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Blackburn, 474, 792 
Blackpool, 629, 989 
Bootle, 629 
Bradford, 118, 550, 944, 989 
Bray, 989 
Bridgend, 853 
Brighton, 909 
Bristol, 222. 395, 710, 867, 909, 1082 
Brockley, 1082 
Brussels, 70, 192, 671, 792, 989 
Bucharest, 989 
Buckinghamshire, 749 
Buluwayo, 867 
Burnley, 222 
Burton-upon-Trent, 895, 474, 671 
Bury, 815 
Canterbury, 1082 
Cardiff, 944, 059 
Christiania, 222, 815 
Clacton, 829 
Clinton and Cresswell, 192 
Copenhagen, 671 
Coventry, 146, 829 
Dartford, 590, 710 
Devon, 27 
Devonport, 944 
Dewsbury, 792, 909 
Doncaster, 271 
Dresden, 70 
Dublin, 118, 867 
Dudley, 590 
Dumbarton, 710, 792 
Dumfermline, 395 
Dumfries, 671 
Dundee, 161, 396 
Dungannon, 396 
Durban, 792 
Durham, 909 
Edinburgh, 271, 629 
Edmonton, 909 
Epsom, 27 
Erith, 749, 867 
Falkirk, 27 
Farnworth, 70, 113 
Finchley, 792 
France, 222, 858, 476, 590, 710, 749 
Gillingbam, 27 
Glasgow, 990 
Great Western Railway, 590 
Greenwich, 70 
Grimsby, 475 
Halifax, 710 
Hammersmith, 70, 671 
Harrogate, 222, 867 
Hebden Bridge, 945 
Hornsey, 671 
Huddersfield, 511 
Hungary, 70 
Ilford, 151, 511 
Ipswich, 27, 511, 550 
Isle of Thanet, 511 
Italy, 271, 3.3, 829 
Kala Lumpur (Selangor), 70 
Kirg Williamstown, 118 
Kirkcaldy, 815 
Lancaster, 671 
Launceston (Tasmania), 27 
Leicester, 118 
Leskovatz (Servia), 27 
Limerick, 315 
L.C.C., 27, 749, 909 
London, 27, 550, 749 
Lourengo Marques, 815 
Lowestoft, 749, 990 
Luton, 945 
Maidenhead, 118, 511 
Malta, ^92 
Malvern, 71 
Manchester, 27, 71, 151, 222, 816, 550, 

$29, 867 

Manstield, 671 
Mexborough, 27 
Middlesex, 511 
Montreal, 611 
Mullingar, 909 
Newcastle-on-Tyne, 27, 671 
Newport (Mon.), 71, 151, 1082 
North-Eastern Railway, 151, 909 
Northfleet, 151 
Norway, 27, 396 
Oldham, 1032 
Paris, 551 
Partick, 1082 
Pemberton, 27, 192 
Pontypridd, 27, 749 
Poplar, 272 
Radcliffe, 749 
Rochdale, 118 
Rotherham, 551 
Roumania, 161, 511, 990 
Rugby, 192 
St. Pancras, 909 
8t. Petersburg, 71, 151, 816 
Salford, 749, 909, 990 
Santiago de Cuba, 671 
Servia, 118 
Shanghai, 476 
Bouthampton, 710 
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Contracts OPEN- continued. 

Southend, 1076 

Spain, 71, 118, 816, 858, 996, 551, 629 
710, 792, 1082 

Stalybr dge, 27, 511, 798, 990 

Stepney, 1032 

Stockport, 151 

Stoke-on-Trent, 990 

Stretford. 272 

Sunderland, 27, 591, 671, 945 

Swansea, 27, #72, 829, 945, 1032 

Swindon, 71, 396, 511, 671, 990 
"m and Highworth Union, 118 

Sydney, 27, 910 

Teddington, 71 

Fien-Tsin, 272 

Valparaiso, 27 

Wallasey, 945 

Warrington, 151, 749, 829 

Watford, 591 

Wellington, N.Z., 990 

West Ham, 816, 511 

Wigan, 27, 551, 990 

Willington Quay, 27 

Wolverhampton, 151 

Youghal Asylum, 198 


ConTRACTS CLOSED— 
Adelaide, 910 
Admiralty, 945 
Ashford, 749 
Ashton-under-Lyne, 118, 867, 1082 


Barnstaple, 27 

Barrow-in-Furness, 945 

Barton, 27 

Bath, 27, 71 

Batley, 910 

Belgium, 272, 551 

Bexley, 193, 551, 671 

Birkenhead, 867 

Blackheath, 396 

Bloemfontein, 867 

Bolton, 272 

Bradford, 223, 272, 671, 990, 1032 

Breconshire, 272 

Bridgend, 910 

Brighton, 222, 475 

Bristol, 27, 198, 945 

Broompark, 1076 

Burnley, 793 

Burton-on-Trent, 118, 1032 

Bury, 272, 475, 630, 798, 829 

„ st. Edmunds, 1032 

Camberwell, 71 

Canning Town, 193 

Cape Colony, 749 

Cardiff, 71 

Chester, 10:6 

Chesterfield, 1032 

Cleckheaton, 829 

Clyde Valley, 630 

Colchester, 990 

Coventry, 511 

Darlington, 475, 990 

Dartford, 27, 476, 900 

Derby, 1032 

Devon, 591 

Dewsbury, 27, 222, 198 

Dundee, 198 

Dungannon, 990 

Durban, 475, 910 

Durham, 1032 

Eastbourne, 896 

Eccles, 272 

Exeter, 475 

Falkiik, 151. 1076 

Finchley, 793, 1033 

France, 354, 611, 710, 829 

Fulham, 151 

Gilliugham, 551, 630 

Glasgow, 27, 551, 671, 910, 1076 

Gravesend, 272, 671, 990, 1083 

Greenwich, 71, 114 

Halifax, 222, 396 

Hampstead, 272, 551, 591 

Heckmondwike, 198, 1038 

Holiand, 511 

Horsham, 990, 1076 

наасан, 114, 816, 690, 671, 711, 
1076 А 


King Williamstown, 793 
Kingston-on-Thames, 690 
Kirkcaldy, 711 
Ladysmith, 630, 793, 538 
L. & Y. Ry., 1033 


Leeds, 749 

Leicester, 749, 798 

Liége, 896 

London, 27, 71, 114, 152, 193, 316. 511, 
630, 711, 749, 793, 867. 910, 990, 103; 


Lourengo Marques, 1033 
Lowestoft, 396 

Luton, 1076 

Maidstone, 396 
Malvern, 990 
Manchester, 71, 193 
Mansfield, 1076 

Market Drayton, 475 
Mersey Railway. 867 
Middlesex, 749, 793 
Middlewich, 272 
Monmouth, 272 
Motherwell, 114, 475 
Natal 749 

Newer ve ou: mes 272, 160, 867, 945, 


1 
Newport (Mon.), 272, 475, 611, 591, 672, 
829, 1083 
Norwich, 990 
Peterborough, 854, 680, 672, 829 
Plymouth, 711 

Portsmouth, 630, 672 
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Both Africa, UP 1 
America, 
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nderland, 316 

sagen, 7, 114, 198, 690, 150 
due jen. 27 

| Swindon, 511, 999 
Sydney, 1 
Tokio, 
Tusbridge Wells, 293 
Trnemouth, 27, 114 
Victoria (Argentine) 854 
Wa call, 114, 152, 829 
War Office, 711. 793 
Warnnzton, 272, 396, 1083 
Wat‘ord, 5 1 
West Ham, 152, 793 

„ Londan, 798 

Willesdea, 
Wolre hampton, 114, 223, 896, 511, 793 
Worlwich, 71 
Worksop, 680 
Worthing, 27. 475 
wre ham, $16, 554, 396 

| Yorkshire, 511 


| Control of electric motors in factories, 
| The, by N. C. Woodfin, 521 


of railway trains, Automatic, 


9 

„ ol trafic on electric tramways, 
The, 967 

Convention of the B. E. T. Associated 

Companies, 911 

CA. recorder, A new, 601 
Cork Exhibition, Gas-driven set at, 442 
Ccronation decorations in Pretoria, 354 

T illuminations, ?74 

seience honours, 8 

| а The postponement of the, 1 

| 

| 
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CrgprstoiNDENCE—- 
Artistic radiators, by S. E. Fedden, 
чуў 


Breakdowns of electrical machinery, 

by J. O. T., 774 

Central station men and private work, 
bs " Werdna," 415 

бип cables, by Н. N. Northcote, 
644 


Cinewiatographs, by C. Turnbull, 815 
Combined efficiencies of engines and 
dynamos, by “ Puzzled,” 416 


Consuiting engineers, by “Оа 

|, Hand,” 11 

i * engineers not all to 
blame, by  Thos. 
Guthrie, 898 


Carrent supply for cinematographbs, 
&^., bv" Blake,” 854 
| Би by lightning, by W. Langdon, 


Deterioration of storage battery 
plates, by A. E. du Pasqnier, 935 
Distribution with uninsulated neural, 

by C. Vernier, ЗТ» 
Double current generators, by the 
н Electric Plant Co., 


» current generators and 

rotary converters, by 

H. 3. Meyer, 657 

question, by R, Frederick 

Yorke, 256; by "Un- 

earthed,” 258; by J. D. F. 

Andrewa, 377 

i the middle conductor, by 
Everett, Edgecumbe & Co., 
340: by J. C. Stevens, 
340; by A. J. Abraham, 


Earthing 


Edinburgh electricit w 
ELI y works, by Е, A. 


Eficiency and power factor of small 
direc phase motors, by“ H. S. M,” 


i 
Electric hoists, by „J. G. X. D. M." 
IH: by „H. W. W. D. 
85: by W. В, Boalt, 576 
" Ups in baker's oven, by 


| 
| ligi о Ta e 
| R ng of Swordale, T 
UI G- T. Párdoe, IS 2 
- in lighting, b 
urke, 657 NE 
* 
merican engi 
ро 1 0 tramways by H. F. 
rela Co, i „ R. W. Black- 
Uvalent zi 
Rhodes tine curves, by W. G. 
ire prevention, by "Fire Protection," 


| Hanning i by : D. Mackenzie, 175 


J 
by ^H, B Py ud "Е. C," 886; 


CoRRESPONDENCE —continued. 

Indication of earths on trolley stan- 
dards, by "Car Boy," 984; by 
Edmondson and Purdom, Ltd., 
1025 

Indicator diagram paper, by Indi- 
cator,” 934 

Institution Conversazione, by Опе 
of the Guests,“ 56 

Joule's work, by Phos,” 657 

Large steam turbines, by C. A. Par- 

: sons & Co., 858 

Mains, by C. Turnbull, 657 

Mechanical engineers for electric 
generating stations, by A. E. 

esey, 9x3, 576, 698; by “ Shift 

Engineer," 416, 612, 733; by “A 
Member of 4 Purely Electrical 
Staff, 416; by A. I. E. E.,“ 612, 
788; by F. h. C. R.," 612; by 
J. Prentice, 733; by Hard 
Lines," 733;by ** Mechanic," 897 ; 
by “A Poor Shift Engineer," 


Motors r. trams, by R. E. Crompton, 
11 
Municipal trading, by Fair Play,” 
853 


» wisdom, by F. Smith, 878 
Notes on the practical working of 
rotary converters, by D. Kelleway, 
697 ; by J. R. Salter, 774 
New single-phase alternate current 
motor, by v. A. Fynn, 978 
One, wire wiring, by M. O'Gorman, 
2: by J. D. F. Andrews, 416 
Patent law reform, by A. J. Callinan, 


99 

Purification of the atmosphere by 
high voltage electricity, The, by 
„ Spark-Gap," 852 

Question of trade etiquette, A, by 
“ Puzzled," 686, 694; by An- 
noyed," 575; by W. Cross, 613, 


77⁵ 
Railway signals, by Signals.“ 840 
Reflections of an electrical engineer, 
by E. E.,“ 1025 
Remarkable lightning conductor 
“earth,” A, by E. G. Tillyer, 975 
Renewal of electric lamps, by The 
London Installation aad Main- 
tenance Co., S53 
Runaway cars, һу 
Manager," 1024 
St. Petersburg tramways, by C. A. 
Baker, 416 
Salary scandal, by “Esperan,” 232; 
by A. M. I. E. E.,“ 232; by Arc,” 
257 
Sales, by E. M. F.,“ 574 
„ A criticism with supplemen- 
tary notes, by W. Young, 
493 
Scandal which етег‹ бойу admits, A, 
by Consulting Engineer,” 55 
Scientific conundrum, a, by Bunsen, 


“ Progressive 


Sheathing of submarine cables, by E. 
Guarini, 56 

Single-phase electric railways, by 

Geipel & Large, 975 
railway working, by V. 
A. Fynn, 773, 078 

South Shields electricity accounts, 
by J. Н. Cawtbra, 257, 839, 3x2 

Standardisation of catalogues, by E. 
C. Barton, 136 

Standards in Ewing's hysteresis 
tester, by J. A. Ewing, 257 

Starting and stopping turbines elec- 
trically at a distance, by B. M. 
Drake, 933 

Students' difticulties, by A. P. Trotter, 
6005; by Render.“ 695; by 
“Writer of the Article," 734; by 
"On the Way," 735; by “ Elec- 
trodes,” 813; by Last Lap,“ 814; 
by D. R. Brcadbent, 853; by An 
Apprentice,“ 897; by “W. W. W.,“ 


934 
Student's suggestion, A, by “An 
by W. H. 


Evening Student," 815 

Professional etiquette, 
Booth, 733; by “Young Con- 
sultant,” 734; by Consulting 
Electrical Engineer," 775; by 
A. H. Dykes, 815 

Swanscombe Cuurch (Kent) struck by 
lightniag and partially destroyed 
by fire, August 14th, 1902, by E. G. 
Tillyer, 330 

Technical education, 
and Practice,“ 176 

Tramcar brakes, by W. A. Ogden. 676; 
by W. R. Bowker, 695, 732, 973; 
by G. R. W. Roberts, 696; by 
Assistant Manager,” 696: by 
' Driver," 696; by H. B. Philli- 
more, 697, 973: by "Air and S nd,” 
781; by J. W. Manley. 731; by En- 
gineer, 732; by Release Spring," 
772, 816; by Consultant," 772: by 
“Suum Cuique,” 815; by ‘ Pro- 
gresk,” 816; by Electric Tram- 
car," 816; by R. Humpbries, 853; 
by ‘*S»perintendent,” 97; by 
“ Ibid," 897: by H. Boot, 933 

Transmission of elec.rical disturb- 
ances, by R. Kennedy, 310, 578, 
417; by F. P. Sexton, 572; by A. 


n 


by Theory 


Tod, 379; by G. W. de Tunxel- 

mann, 494 

Undesirable guest, An, by S. P. 
Thompson, 12 

Монада which cannot kill, by 
* M.I.E.E.," 729 

Wireless telegraphy, by J. Munro, 341 
» telegraphy at Cape Breton, 

by E. Guarini, 379 


Costs of electric power transmission, 
1003 


Cottrell, H. E. P.,on The cyclone theory 
of magnetism, 59, 134, 178 
Country house pumping, 895 
Covent Garden Opera House, Elec- 
tricity at the, 347 
Crawford-Voelker lamp, The, 916 
Crewe! system of railway signalling, 
The, 903 
Crompton & Co.'s aro works, Chelms- 
ford, 280 
5 potentiometer, The, 1005 


CURRENT SPrciFICATIONS— 
Beckenham incandescent lamps, 35 
Electrical equipment of sections of 

North-Eastern Railway, 257 


Cyclone theory of magnetism, The, by 
H. E. P. Cottrell, 59, 134, 173 


ANIELSON, E., on A novel com- 
bination of polyphase motors for 
traction purposes, 402 

Data of principal power stations in 

, Greater New York, 671 

Davies, F. W., on A criticism on pre- 
sent-day continuous current 
designing, 1014 
» F. W., on Armature core discs 
for continuous current ma- 
chines, 300 
„ F. W., on Special shaped mag- 
net poles, and the way they 
affect commutation, 809 
Dawson, J. E., on Electricity supply 
meter tests, 183 
Deaths from electric shock, 490 
Depreciation as it affects electricity 
works and machinery, 


925 
T The question of, 115 
3 Tramway accounts and 


the question of, 1058 
Designing, A criticism of present-day 
continuous current, by 
F. W. Davies, 1014 
„ dynamo machinery, and the 
design of & rotary con- 
verter, The use of 
specitication forms in, 
by Н. M. Hobart, 924, 


975 
T of polyphase current ma- 
chines, The, by Р. 


Bergman. 1056 
Design of continuous curren: dynamos, 
The, by H. A. Mavor, 919, 960 
Destructor, Electricity from refuse: 
the case for the modern, 861 
Беки ANo of storage battery plates, 
86. 
Determining the efficiency of dynamos, 
шш of, by J. R. Ashworth, 
88 
Developments, A study of electrical, by 
V. Ryan, 847, 922 
Dewar, Prof., and the British Associa- 
tion, 457 
Diagram of controller connections, 152 
Diagrams, Gas engiue, by W. H. Booth, 
970 
Difficulties that lecturers on electrical 
engineering meet with, 
The, 651 
that students of electrical 
engineering meet with, 
The, 573, 606, 609 
Dion, A. A., on Use of storage batteries 
in electric distribution systems, 
211 
Direct connected generator sets, Some 
details of, by W. H. Bryan, 203 
current motor and its accessories, 
The пр-кеер of the, by A. H, 
Mayes, 413 
Discharge of & condenser through & 
variable self-induction, Graphical] 
method of determining the, by 
E. W. Marchant, 653 
Dissolutions, 62, 102, 141, 182, 259, 305, 
313, 385, 582, 661, 738, 818, 858, 899, 
930, 980, 1067 
Distributing systems, Re earthing the 
iniddie wire in three-wire, by G. 
Hooghwinkel, 336 
Distribution systems of Gt. Britain, The 
electrical power, 472 
systems, Use of storage 
batteries in electr.c, by 
A. A. Dion, 241 
Two t. three-wire, 123 
with uninsulated neutral, 
by E. Morgan, 888 
Dolezalek and A. Ebeling, on Experi- 
ments on the application of 
Pupin's system to telephone 
circuits, 969, 1012 
% Dolter ” surface contact system, The, 
487 
Driving in an American railroad shop, 
Electric, 476 
of machinery: its economy and 
advantagcs, The electrical, by 
F. Broadbent, 411 
Tramcar, by Н. B. Phillimore, 
608 
Dunlap, O. E., on The manufacture of 
nitrio acid &t Niagara 
Falls, 720 
„ on The new power 
house at Niagara, 500 
on The Niagara Falls 
power station exten- 
sions, 165 


97 


LAJ 


Düsseldorf Exhibition, Electrical plant 
е, 67, 108, 148, 350, 567, 665, 
Dynamo machinery and the design of & 
rotary converter, The use of 
specitication forms in 
designing, by H. M. Hobart, 
922, 975 

$i The making of a, by H. A. 

Mavor, 683 


M ARTHED" return, The question 
of, 211 
Earthing of the middle conductor, The, 
by A. J. Abraham, 291 
+ problems, 128 
- the middle wire in three-wire 
distributing systems, Re, 
by G. Hooghwinkel, 336 
Earths on trolley standards, The 
indication of, 889 
Ebeling, A.. and Dolezalek, F., on Ex- 
periments on tue application of 
Pupin’s system to telephone 
circuits, 969, 1012 
Economy of mecnanical stoking, 6) 
Edinburgh museum, 141 
Edison aud his storage battery, 165 
Education by observation, 485 


j legislation and commerce, 
170 

T More nbout, 767 

di The electrical industry and 


technical, by R. Kennedy, 


Effect of electric waves on the human 
brain, The, by D. McIntosh and 
J. Graham- Willmore, 206 
Efficiency and power factor of small 
three-phase motors, On 
the, 728 
T of direct current motors, 751 
»5 of dvnamos, A method of 
determining the, by J. R. 
Ashworth, 887 


” of electric furnace opera- 
tions, 647 
ELECTRIC(AL)— 
Apparatus, Some novelties in, by 


M. B. Field, 600 

Baths for North Staffordshire In- 
firmary, 201 

Brakes, by G. H. Fawcus, 581 

Canal towage, 631, 1063 

Conductors, The manufacture of 
aluminium for, 807 

Development in the U.S.A., 355 

Developments, A study of, by V. 

Ryan, 87, 9?2 


Vs in south-West Lan- 
cashire, 60 
Disturbances, Transmission of, 856 
jí ‘Transmission of. by 


R. Kennedy, 255 
Driving in locomotive works, 467 
Engineering course, The ideal elec- 
trical, by C. P. Stein- 
- metz, 366 
УА meet with, The diff. 
culties that lecturers 
on. 651 
es meet with, The difti. 
culties that students 
ot, 573, 606. 609 
"T Bome innits. in heavy, 
by J. Swinburne, 999, 
1011, 1050 
Engineer: and boiler efticiency, 766 
Enterprise, India as а field fur, 252 
Equipment of a steel works at Ant- 
werp, The, 839 
Glass factory, An, 992 
Haulage on canals, 631, 1063 
Heating of trains, 946 
Industiy and technical] education, 137 
» and technicat education, 
The, by R. Kennedy, 246 
- of Switzerland, The. 947 
Lamps, The photometry of, 1060 
Launcb, 141 
Legislation in Switzerland, 917 
й the session of 1992, «89, 322 
Machinery, Breakdowns of, 725 
Oscillations, A receiver for, by Prof. 
Minchin, 770 
Patent cases (1901-1902), 495 
Plant for Rand mines, 223 
Post scheme, An, 512, 691 
Postal vans, 105 | 
Power distribution systems of Great 
Britain, The, 472 
in iron and steel industries, 
The application of, by D. 
Selby-H,gge, 919, 0.9, 597, 


s supply at Sunderland, 527 

Punkah puller, 61 

Shock, Deaths from, 490 

Shop equipment, 418 

Signalling, 152 

Тиеогу, The old and new, by A. P. 

Trotter, 243, 251, 406, 076, 650 

Trade of the United States, The, 571 

Waves on the human brain, The 
etfect of, by D. Mclutosh aud 
J. Graham- Willmore, 206 

over the surface of the sea and 
earth, On some phenomens 
atfecting the transmission 
of, by Capt. H. B. Jackson, 
296, 305 
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E. E. R. E. (Volunteers), 72, 125, 194, 949 
$$ Volunteers at Portsmouth, 125 
Eleo trioally operated elevators, 992 


ErkcTRICITY— 

Agriculture, in: An Austrian instal- 
lation, 718 

Australia, Table of electricity supply 
stations in, 717 

Canals, on, 397 

Coal cutting by, 476 

„ mining. in, 188 

ee Garden Opera House, at the, 
34 

Dockyards, in, 262 

Gas, as a competitor of, by W. R. 
Rawlings. 1019, 1091 

Inkless printing by, 385 

Lard retinery, in a, 448 

Lighting miners’ safety lamps by, by 
Ed. Brown, 840 

Main line railways, on, 210 

Manufacture of glass, in, 1094 

Mines, in, 751 

Motive power, for, 298 

Navy, in the, 552 

New York navy yard, at the, 482 

Optics and, 273 

Polycyclic distribution of, The, 528 

Refuse : from, The case forthe modern 
destructor, 851 | 

Supply, 565 

э” in South Africa, 281 
55 meter tests, by J. E. Dawson, 
183 


15 Municipal and company, 688 
МА statistics, 552 
Train lighting by, 787 
» Signalling by, 869 


ELECTRICITY Wonk8— 
Cleckheaton, 985 
Colne, 98 
Great Yarmouth tramways, 228 
Hastings, 1070 
Kalgoorlie, 447 
Kendal, 372 
Leeds extensions, 788 
Newcastle-on-Tyne tramways, 107, 188 
Salford, 22 
San Francisco, 267 
Stamford, 516 
Sunderland, 387 
Sydney: Empire Electric Light Co., 
650 


Wallasey, 823 


Electricity works and machinery, De- 
preciation as it affects, 925 


ELECTRIC Lieut Norks— 
Aberdeen, 891, 502 
Abersychan, 103, 143, 507 
Accrington, 619 
Acrefair, 811 
Adlington, 148, 314 
Airdrie (N.B.), 391 
Alderley Edge, 420 
Alfreton, 62 
Alnwick, 547 
Amersham, 217, 1067 P 
Antrim, 778 
Arbroath, 700, 778, 1027 
Ashford, 63, 261, 414, 502, 662, 700 
Arhtou-under-Lyne, 103, 311, 507, 547, 

619, 662 
Aston, 619 
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THE POSTPONEMENT OF THE 
CORONATION. 


Tun deplorable events which took place too early for ex- 
tended notice in our issue of last week, have stirred the feclings 
of the British nation to their very depths. Like the news 
concerning the health of Her Late Majesty Queen Victoria, 
the announcement made on June 24th to the effect that 
King Edward VIT. was undergoing a serious operation, fell 
like athunderbolt upon all classes of the community: a bolt, 
moreover, the effect of which was accentuated by the fact 
that when it fell all were looking forward to, if not 
actually enjoying, the Coronation festivities, In spite of the 
grievous loss and disappointment which the postponement 
has occasioned, it is not too much to sey that the 
feeling uppermost in the minds of all bas been one of 
profound sympathy with His Majesty in his affliction. 
Thoughts of private loss and inconvenience gave way to 
feelings which were shared by the entire nation, Happily, as 
we write this, His Majesty is rapidly recovering, a circum- 


' gtance which lifts a great weight off the minds of His loyal 


subjects. It is impossible, however, to overlook the far- 
reaching effect of the postponement of a Coronation pageant ; 
more especially a pageant which follows immediately upon a 
declaration of peace, and with regard to which there has been 
no stint in expenditure, either of public or private money. 

Many serious questions must arise, and one of those to which 
it is our duty to refer, is the responsibility of those who 
have supplied, or who were to supply, electric fittings, lamps 
and energy. With regard to fittings and lamps, it is pos- 
sible that for the purposes of the larger illuminations these 
had all been supplied and placed in sifu before the disappoint- 
ing news was published tothe world. It is also possible that, 
in many cases, the hire or purchase money had been handed 
over, and in others the signs are to remain in position for 
the present, in waiting for public rejoicings at the King’s 
recovery. But what of all the complications which must have 
arisen ? Thus, suppose the proprietor of a house upon the 
route had ordered an illuminated sign to be prepared, for use 
on the two eventful nights outside his premises. Before 
delivery, but after the work has been completed, it is 
announced to the world that there are to be no processions. 
What are the rights of the parties? Upon whom is the 
loss to fall ? Doubtless the prudent man will have insured 
against the risk, or will have made the fulfilment of his 
part of the contract conditional, But how can it be said 
in a case where no such precautions have been taken, that 
payment for the loan or sale of. such articles was conditional 
upon there being actual need for them? So difficult is it to 
define the legal position of the parties in such a case, that 
we trust all concerned may find it possible to come to an 
amicable arrangement. 

Litigation is distressing at any time; but it becomes 
eapecially distasteful when the innocent and illustrious cause 
of it is manfully struggling with a puinful disease, the 
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progress of which is watched with the greatest anxiety by 
every British subject. Seeing that those who were under 
contract to supply fittings of all kinds had actually 
supplied, or were in a position to supply, the greater part of 
them before the storm broke, it may be that they will not 
suffer any particular loss, 


THE House of Lords has done its worst 
The Lords andthe with the L. C. C. Embankment conduit 
Embankment 
Tramway. tramway proposal By cutting out all 
powers to construct tramways south of 
the Strand, it has thrown out what wasa quite harmless 
scheme from the general traffic point of view, and one that 
in a few years might have formed an invaluable connection 
between the street tramway systems of North and South 
London. It is all very well for Lords, who by demonstration 
are now clearly out of touch with the needs of the general 
public in regard to travelling facilities, to talk of the project 
as an “unnecessary piece of extravagance,” a ‘ useless" 
scheme, and one which if passed would commit their lord- 
ships to “a gigantic extension of that system." Their 
lordships, or some of them, have apparently yet to learn that 
it is a “gigantic extension” of tramway facilities that 
has for years been one of the crying needs of this great city 
of London. We agree tnat the London County Council 
should ‘be occasionally taught that it is not to have things 
all its own way; but having got possession of so many 
miles of the tramways, and being pledged to so many miles 
more, it is a little ridiculous to hamper much-needed 


development now that it is in the mind of the Council to 
make it. Perhaps by next year the Lords will have given a 
little further consideration tu the proposal, and will look at 
it with a view to conferring the greatest good upon the 
greatest number. 
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IT is very satisfactory to find that the 


Trolley Traction. 


and so roundly abused, is now having its real worth 
recognised. Mr. Gerald Balfour, speaking at the Agri- 
cultural Hall on Monday, emphasised the fact that it was the 
trolley system which had made the development of electric 
traction possible in this country, and it is partly because of 
our municipal councillors and some others failing then to 
appreciate the real position of matters that we are as far as 
we are to-day behind our Continental and American rivals, 
We commend to our readers’ attention the brief and timely 
: address which was delivered by Mr. J. H. Rider to theopening 
meeting of the annual convention of the Municipal Electrical 
Association in London on Wednesday. The special study 
which that gentleman has made of the different traction 
systems of the world eminently qualifies him to express an 
authoritative view of the relative merits of the trolley and 
conduit methods, and the conditions which justify the 
employment of the latter. Mr. Rider, in his address, 
which appears оп another page, said what his 
councillors might have known six or seven years ago 
if they would only have believed it—namely, that if there 
is anything disagreeable to the eye in overhead trolley 
construction, it is the fault of the designer and not of the 
system, as it is by no means a difficult matter to design 
and erect an overhead line which shall look well in almost 
any locality. Mr. Rider, notwithstanding his official 
position, is by no means enamoured of slots, and the well- 
considered advice which he gave to municipal councillors 
and engineers on Wednesday should go far to remove 
any tendency that may exist among them at the moment 
for experimenting with untried or extravagant systems. 
He does not look with equanimity upon the prospects for 
combined trolley and conduit working on the lines now being 


— е9 fau А ada 


trolley system, which has been so often 


designs too much. 


pursued at Bournemouth. The position of electric traction 
in London is certainly becoming interesting in view of 
Mr. Rider's attitude. 


— 


We have heard it said that somebody 

8 а сз * got the sack” оп an occasion when а gene- 

Generator Design. Tator ran its six or eight-hour full-load 

test and remained stone cold, but we never 
heard of anyone being discharged for the opposite fault, 
A traction generator ought not to be required to run 
its rated capacity load for six hours. English 
machines will do it; but English machines are rated much 
too low, and will do work that an American machine cannot 
touch. Yet tenders for, say, 100-Kw. sete are all examined 
as to price, without reference to the real size of the machine. 
Let us suppose a case. A machine is ordered of 100 kw. 
capacity. Its performance is satisfactory, because it is never 
called upon for an average output rate of more than 25 or 
30 Kw. Then some other engineer, who has installed a 
battery also, orders the same machine, and sets it steadily 
grinding out energy at the 100 kw. rate, In place 
of 25 or 80 per cent. the load factor is now probably 90 per 
cent., and the machine will not last long at that rate if it is 
designed on the lines that have been hitherto adopted— 
lines that were fixed by the conditions prior to the accumu- 
lator. English machines, however, which have been 
extravagantly designed for traction duty will now be found 
equal to their ratings, and will run the steady full load 
possible with accumulators. 

The increase in accumulator installations will surely bring 
this question to the front in the experience of traction men, 
and those who have not already run against it should be on 
their guard against being found with insufficient machines. 
It has often been urged, for example, that by means of 
accumulators the cost of generating plant will be greatly 
reduced. Where a generator of 100 xw. has been required 
to deal with a station load factor of 25 per cent., it is 
natural to suppose that a 30-Kw. set will serve when a 
battery is nsed ; but this is true only for the machines of those 
makers who have honestly made their machines capable of 
long hours of running at rated loads, and it is not true of 
the economical designs of America and Germany. We 
are not finding fault with those designs so much as with those 
engineers who do not distinguish between a liberally and an 
economically designed machine. A machine perhaps runs 
hot ut its trial, and the engineer realises that such a tem- 
perature will never be reached on daily load. He wants the 
machine, and takes it over, and has no reason to complain 
of it; but | е forgets that he perhaps gave the order for 
that machi..c at a small reduction in price below that of an 
English machine that would have run the trial load and not 
have attained half the rise of temperature. The system is 
unfair to the liberally designed article. The economical 
machine struggles through its test, and is accepted as the 
Jeaser of two evils because delay is undesirable. 

It is to the smaller stations that these remarks 
more ' particularly apply; larger systems with their 
better load factors are less affected. Each case must, of 
course, stand by itself. Some engineers, we know, are 
fully alive to the point raised, but the general success of the 
economically designed machine points to the fact that the 
true bearing of the circumstances of traction has been 
overlooked, to the detriment of English manufacturers, who 
have perhaps allowed lighting practice to overweigh their 
The rating of lighting and traction 
machines alike ought to be based on a capacity to turn out 
во many units at a steady load, and engineers should др 
how to order machines, and should not be hoodyu ib 
makers’ ratings. A bonus or penalty clause mj 
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fet womething in the way of securing more liberal 

ions. A penalty for too high a temperature could 
be enforced where a rejection has hitherto been too 
inconvenient. 

PERHAPS we may be pardoned for 
ou Fiet Volume drawing attention to the fact that with 
oar last iue we completed the fiftieth volume of the 
[клас Review. The index therefor will be found 
in the present number. Those who are the fortunate 

of the whole set dating from November 15th, 
1872, hare a complete history of electrical engineering 
science and industry practically from the commencement. 
Some of those early volumes furnish very interesting reading 
in the light of subsequent developments. 


Wr offer our congratulations to the 
irs several eminent men of science on the well- 
merited honours which His Majesty the 


King bas been pleased to confer upon them. The institution of 


a new Order of Merit has given complete satisfaction ; and 
Lord Rayleigh, F.R.S., and Lord Kelvin, G.C.V.O., F.R.S., 
are the first distinguished scientists to receive the appoint- 
ment. Lord Kelvin will also be sworn of His Majesty’s Most 
Honoursble Privy Council. The honour of knighthood 
bas been well earned by Dr. Oliver Lodge, Mr. W. Mather, 
M.P., Mr. John Thorneycroft, F.R.S., and Prof. Arthur 
Bucker. Mr. G. W. Smyth, assistant secretary to the 
G.P.0., becomes a C. B. | 


The German Nernst Lamp.—We have received from 
the Allgemeine Elektricitáts Gesellschaft, Berlin, the results of 
testa made by the Reichsanstalt with their model of the Nernst lamp. 
The lamps tested were of model B, one with a straight luminous 
filament, and the other with a bent luminous filament. The follow- 
ing tables give the figures obtained for the two kinds of lamps: 


L-Laxps тїтїн StaaicHT Lumous FILAMENT. Mean of five 
lamps. Tension 220 volta. 


Duration 


Wet. Curent | Sowers” Ороме. ef candles | 
Decree ean secs „ нана 
| 
Ohours 0264 ашр. 36'1candle| 0 % | 1°65 watt per candle 
4X „ O61 „ 1324 „ 77% 177 „ » 
100 " , 07260 n 32:3 » 8:0 y^ | 177 7 » 
0 „ (095 „ |301 „ |140 b 185 „ б 
300 0242 » 275 „ 21˙6 193 „ » 
400 n 0237 n 26:5 » 24 b % 1:97 ” » 
Mean during g. ; | 
@ ош 0251 amp. 3801 оше] — |183 watt per candle 


Of the five lamps, the filament of one burnt out after 310 hours, of 
wother after 379 hours, the three remaining filaments being intact 
tthe end of 400 hours. The mean longevity of a filament thus 
exceeded 378 hours, The heating spirals were uninjured. 


IL-Iawrs wire Best Lumaovous Fruaments. Mean of five 
lamps. Tension 220 volte. 


VVV 
"NN NE | __ 
0 hours. | 0259 amp. 40'1 candle | 0% | 1°42 watt per candle 
50 " | 259 n 36˙3 n | 9:5 96 1:57 » » 
100 ” | 07259 «4j 38˙1 Т] 50 % 1°49 » » 
20 „ 0247 „ |341 „ 15˙0 % 1˙59 „ » 
X0 „ |0238 n |4892 „ 17˙2 |1':58 „ ” 
400 » 0 219 » 27°6 » | 31˙⁰ y^ 176 » » 
M i ed o 
Баш 0245 amp 344 candle! — |157 watt per candle 


Of the five lamps, one of the filaments gave way after 150 hours, 
the other font were intact after 400 hours. The mean longevity, 
therefore, exceeded 350 hours. The heating spirals of two lamps 
gare way after 110 hours, and 395 hours. The mean longevity of 
bo having regard to the heating spirals, is therefore 291 

am The lamps, of which the measurements are given in Table I., 
are al present inthe market. Those lamps to which Table II. refers, 
= їо preparation, but the A. E. G. are not yet able to specify a date 
1 5 they will be able to supply them. The present demand 
ke. lamps has already necessitated large additions to their 


WIRELESS TELEGRAPHY AND SUBMARINE 
CABLES. 


By EMILE GUARINI. 


(Concluded from Vol. 50, page 1051.) 


To obtain multi-communication — duplex, for instance 
in opposite directions simultaneously is, fortunately, more 
simple than in wireless telegraphy. In fact, in wireless 
telegraphy, where we have radiation to take into account, 
we require a large source of energy because we allow the 
waves to be propagated in every direction instead of concen- 


. trating them upon a given point; whereas, in the case under 


consideration—that of conduction—a small source of energy 
is sufficient, If in wireless telegraphy we did not take 
special precautions to separate the receivers from the trans- 
mitters or to protect them by screens, sheaths, &c., simul- 
taneous transmission and reception would be impossible, as 
the coherer would be influenced by the transmitter of the 
same station and perhaps rendered useless. | 
In the case under consideration (fig. 6) it is sufficient (1) 
that at each station the receivers should differ greatly in 
period from the transmitters ; (2) that metal boxes and self- 
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induction coils placed fin boxes of block tin should protect 
the receivers from the direct action of the transmitters. 
Fig. 6 shows the duplex arrangement, but we have only to 
increase the number of transmitting and receiving couples 
to obtain a greater number of simultaneous communications. 

It would show very little knowledge of human nature to 
hope—.e., if we assume as accomplished what we have been 
briefly suggesting—that the cable companies will decide to 
give up, either at once or in the near future, all their old 
material. It is, therefore, interesting to see whetber, while 
continuing to employ the existing material for communicating 
with the ordinary current either by the single or the duplex 
system, they can increase the efficiency of the cables by 
supplementary transmissions by means of Hertzian waves. 
The first solution of the problem that suggests itself to the 
mind is exceedingly simple, or it seems so, at least, to us: 
the core of the cable serves for the transmission of the 
ordinary current, and the sheathing —which is also insulated * 
—for the transmission of Hertzian waves at low tension. 
Moreover, the core of the cable can be used for the 
simultaneous transmission of the two kinds of current, ав 
M. Turpain showed in his experiments on multi-communica- 
tion in ordinary telegraphy. All that is required is trans- 
formation at the transmitter and the receiver as we have 
suggested. Generally speaking, any system of submarine 
telegraphy is capable of being used for supplementary 
simultaneous communications by Hertzian waves, In ail 
cases we have only to fulfil the following conditions :— 
(1) The charging and discharging currents must not influence 
the apparatus with coherer ; (2) the Hertzian waves must not 
be conveyed to earth through the ordinary telegraph apparatus. 


* M. Guarini appears to be unfamiliar with the construction «f а 
submarine cable.—Eps. Erec. Rev. 
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We can fulfil the first condition (1) by using for Hertzian 
waves, as we have done, open circuits (without earth); a 
current passing through an open circuit depending on the 
produet of frequency x capacity, low frequency currents 
would have little effect on circuits of comparatively small 
capacity: (2) by syntonising the coherer apparatus, so thut 
it does not answer to great lengths of wave in the charging 
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and discharging currents of the cable. The second condition 
is fulfilled by using self-induction coils in the circuit 
through the ordinary apparatus to earth, which, by their 
impedance, prevent the high frequency waves from passing 
to earth. 

Thus, let us take the case of differential duplex communi- 
cation. The resulting arrangement is shown in fig. 7. The 
transmitter (with secondary of thick wire) is connected with 
the cable, and the receiver with a sclf-induction coil, and 
with the condenser that divides the cable. 

We have only, at the time of writing this article, sketched 
out the problem; the difliculties that will arise in practice 
аге as numerous as they are great, They are great, but it 
does not seem to us that they are insurmountable. But even 
assuming that practical experience will crown all these sug- 
gested arrangements with success, we do not honestly think 
that the fate, the inevitable fate, of the cable will be altered. 
The death sentence of the cable was read by Marconi on 
December 12th, 1901, at the time of his trang-Atlantic 
experiment. The carrying out of this sentence is now only 
a question of time. It will depend both on the cable com- 
panies, and on the pioneers of wireless telegraphy. 

Increased efficieney in the existing cables, and all possible 
and imaginable improvements in submarine telegraphic 
apparatus will merely be good medicines, i.e., more or less 
efficacious palliatives, whereas what the case requires is 
surgery. The defects of the cable are in the core, 7. “., in the 
cable itself, and they will remain as long as the cable 
remains. 


THE ELECTRIC TRAMWAYS EXHIBITION. 


On Monday last the Right Hon. Mr. Gerald W. Balfour, 
M.P., as President of the Board of Trade, performed a dual 
function of electric traction interest at the Agricultural 
Hall, Islington. At 12 o'clock he opened the twelfth 
International Tramways and Light Railways Congress of 
the Union Internationale Permanente de Tramways in the 
Berners Hall, cordially welcoming the many foreign dele- 
gates who have come over to discuss tramway matters 


together with us, and to see what is happening over here in 


tramway and railway construction, working and manage- 
ment. He expressed the great pride that he took in per- 
forming this duty on бера? of His Majesty's Government. 

This interesting function concluded, the company pro- 
ceeded to the Hall, where Mr. Dalfour formally opened the 
Exhibition, and the inaugural luncheon was afterwards 
served in the North Gallery. Altogether between 400 and 
500 sat down, this large company including representatives 
of every branch of the now rapidly spreading electric tram- 


ways industries of this country and the Continent. There 
were engineers and managers who are engaged upon our 
London and Provincial municipal and private tramway 
systems, many distinguished tramways officials from Conti- 
nental cities, electrical manufacturers from all departments, 
and the Light Railways Commission, the Board of Trade, 
the I.. C. C. and the Institution of Electrical Engineers, were 
among the public bodies represented. The exhibition 
was promoted by ће Tramway and Railway World Publish- 
ing Compauy, aud Mr. James W. Courtenay, chairman of 
the Exhibition Committee, and member of the Council of 
the Tramways and Light Railways Association, presided at 
the luncheon, Mr. Gerald Balfour being on his right. 

- The toast The King,“ proposed by the chairman, was 
most enthusiastically received, as was also that of “ The 
Queen, Prince and Princess of Wales, and other members of 
the Royal Family." 

Mr. Gerald Balfour, M.P., then proposed the “ Union 
Internationale Permanente de Tramways." He said that 
that toast would be received with all honour. It would be 
difficult to find a note more characteristic of the present age 
than the existence of so many international unions and 
associations for the promotion of useful objects. Look back 
50 years. How many international unions and associations 
were there then? If they looked back a century he 
doubted if they would find a single oue. Was he 
too sanguine if he ventured to express the belief 
that this was a sign that what was known as the 
brotherhood of nations was not entirely a dream ? Turning 
to the particular industry repre-ented by their own inter- 
national union, he was afraid that we in this country must 
allow that we had probably more to learn from distinguished 
friends who had come from the other side of the Channel 
than they had to learn from ns. At all events, that was 
what he was assured by a deputation which he received not 
long ago from the electrical engineers of this country, who 
deplored the backward state of electric traction in the United 
Kingdom, and attributed it, he was sorry to say, chiefly to 
the legislative restrictions which, he was afraid, were traced 
to his department, and from which other countries were free. 
Ife saw he had struck a responsive note. But he ventured 
to doubt if the explanation was sufficient to account for the 
fact, although he was ready to admit its accuracy. He hoped 
that this inferiority, of which he was painfully conscious, 
was not going to last forever. In this country we had been 
taking a nap, but he thought he saw some signs of an awaken- 
ing. The first electrically equipped tramway in the country 
belonged to the Giant’s Causeway Tramway Company 
in Ireland. lt was a very primitive affair, and the electric 
current was conducted along a low rail, which the public 
were warned not to sit upon. That line was continued until 
two years ago, notwithstanding that it gave rise to numerous 
accidents, though, happily, mostly to animals. It was, 
perhaps, some testimony to the leniency with which the 
Board of Trade imposed these regulations, of the stringency 
of which so much had been made, that it allowed the com- 
pany to continue running such a line until. 1900, when this 
primitive system was replaced by an overhead trolley system. 
[t was with the introduction of the latter system that the 
supremacy of electric traction was established. This system 
was not so quickly appreciated in the United Kingdom as by 
our neighbours. The consequence was that we had 
undoubtedly got a little behind. But we meant to make up 
for lost time and to make good the distance by which we had 
fallen behind. The advantages of cheap and rapid transit 
were coming to be more and more appreciated in this 
country, while in electric traction was to be found the most 
satisfactory solution of the problem concerning the housing 
of the working classes. 


The toast was very courteously acknowledged by M. Leon 


Janssen, general secretary and director of the Brussels 


Tramways. 


Mr. James Swinburne, president of the Institution of 
Electrical Engineers, then proposed“ The Tramways 
Industry," or, as he put it, Our Noble Selves.” He said 
that the question of the development of locomotion inside 
and outside towns was now becoming a matter of national 
importance. The principal question was how to geb people 
out of the crowded towns and into the country. In the 
course of other remarks Mr. Swinburne said that tramway 


— — 


— 


p. à Lon mu———— À——————————— SOÓÓÁM—uA———— 


Vol 51, No. 1,264, JULY 4, 1902.] | 


THE ELECTRICAL REVIEW. 5 


— ˙ ͤ—ͤmn¾2:N¶ :. U U U ˙⁰—¹² —˙ wũA Ó'J'Ü)]Ü.:.————————Á——————————( 


authorities did not seem to be fully aware of the existence 
of gas and water pipes. | 

Mr. D. Boyle, the chairman of the Manchester Tramways 
Committee, responded at some length, giving statistics to 
show the progress of tramways in this country during the 

30 years, Manchester now had a section of 50 miles 
of tramways running out of a total of about 150 miles, and 
its first object was not the creation of profits which would 
be to the reduction of the city rates. 

The gathering then broke up. 

On Tuesday morning the Exhibition was opened to the 
public, and will continue open until Saturday next week, 
July 12th. We commence in the following columns a 
general account of the exhibits. ‘There are several features 
which call for special mention. The British Westing- 
house Company has a gas-driven plant, furnishing energy 
for working а 310-ft. length of overhead trolley line, whose 
chief object is to demonstrate the advantages of the firm’s 
magnetic brake. Messrs, Dick, Kerr & Co. exhibit among 
many other things at their jbint Preston stand a specimen 
of the cara they are supplying to the L.C.C. for their South 
London conduit lines; also their fireproof motors for the 


Liverpool Overhead Railway, to which we refer on another · 


page of this issue, The European McGuire Company, 
whose works are now in full swing at Bury have an in- 
teresting show of snow sweepers and ploughs. The Brush 
Electrical Engineering Company's exhibit stands out pro- 
minently. That of the B. T. H. Co. possesses great interest by 
reason of the fact that there is to be seen in operation a com- 
plete exhibit of the company’s master control system, which 
ів to do service on the trains of the G.N. and City Railway, 
which, by the way, will now very soon be ready for opening. 
There are, of course, many other exhibits calling for 
mention, including those of such well-known manufacturers 
as Blackwell’s, Ferranti, Johnson & Phillips, Bruce Peebles, 
Meldrum's, Askham Bros. & Wilson, Hadfield’s, British 
Griffin, and so on, but space forbids our detailing these 
this week, They cover pretty well everything of current 
interest in connection with electric tramway and railway 
work, and any electrical engineer who makes his way to the 
Agricultural Hall before the end of next week will find 
many things worthy of his study and attention. 

As to the congress of the Tramways Union, which com- 
menced its sittings also on Tuesday morning, we must 
content ourselves this week with a mention of the subjects 
which were set down for consideration. The communica- 
tions consisted in the main of reports compiled from 
statistical information furnished by the engineers or 
жуы the different companies on the Continent con- 
nected with the Union :— 


"Transfer Tickets (Correspondances)."—M. Lavalard, manager, 
Paris Omnibus Company. 

“ Narrow v. Ordinary Gauge.”—M, C. de Burlet, general director, 
Belgian Light Railway Company. 

Brakes. —M. Poetz, engineer-in-chief of the Hamburg Tram- 
ways Company. 

" Proposed Basis for Estimating Power of Motors."—Dr. G. Rasch, 
of the Polytechnic School, Aix-la-Chapelle. 

“Conditions under which Tramways may be laid on Roads."— 
duisi Janssen, general secretary and director of the Brussels 

ways. 
“Laws regarding Tramways and Light Railways.”—Mr. R. H. 


"Car Bhed&"—M, Trautweiler, engineer-in-chief, Strasburg 
Tramways Company. | : 
“Traction Systems. — M. Ziffer, director of several Austrian 
ht railway companies. 
“Profitable Employment of Rolling Stock.”—M. J. H. Neiszen, 
manager of the Amsterdam Corporation Tramways. 

“Central Stations.” —M. Ch. Thonet, director of the General Con- 
tract Company of Lidge. 

“Cost of Electric Energy."—M. Ch. Thonet. | 


To-day's subjects are :— 


“Underground (Tube) Railways.“ Mr. P. V. McMahon, chief 
engineer of the City and South London Railway. 

“Carriage of Luggage—Goods and Mails."—Mr. C. Marsal, 
manager of the Biella Light Railways. 


“Heating of Cars. — M. Peiser, chief engineer, Great Berlin 
Tramways 7 г 
һу Mesers Leon Janssen (managing director of the 


welt Tramways) and Geron (director of the Cologne Tramways 
Company) on a " Uniform Bystem of Accounts." 
Тай Communication 


Сау И the Congress, 


Various visite to electric light and traction stations and 
systems in London were also arranged for our foreign 
Visitors, 


THE EXHIBITS. 


The Johnson-Lundell Electric Traction Co., Ltd., of 164, 
Soho Square, London, W., exhibit a dynamo in which they claim 
that there has been achieved for the first time a scientific and 
commercial correction of the tendency of armature currents to 
distort the magnetic field; this correction being effected without 
the employment of special windings or other supplemental devices 
permits of the actual reduction of size, weight and cost of a machine 
for any given output. They exhibit traction motors of a compound 
regenerative type for railways, tramways and automobiles. These 
motors regulate entirely by counter-electromotive force, all 
armature resistances being dispensed with. They also act as 
dynamic brakes, in which capacity they return to the line in useful 
work the major portion of the moving energy of the car, whéther on 
descending grades or in arresting momentum. Supplemental 
electric brakes are employed, but only to bring the car from aslow- 
walking speed to a final stop. All control, both in accelerating 
and retarding, is effected through a single controller handle. 
The Johnson-Lundell surface contact system is shown at this 
stand and claims to have a combination of the good qualities of the 
magnetic “ Pick-up” principle, and those of the electro-magnetic 
switch. The magnet on the car is not called upon to operate the 
necessarily heavy switch which supplies power to the car, but does 
so through the medium of a small interposed relay. This relay 
closes a circuit of 1 ampere, 50 volts, and in turn operates the 
electro-magnetic switch. This permits of the hermetical sealing 
of the switch terminals instead, as heretofore, of bringing them 
to the surface where they are of necessity exposed to the chance 
influence of vagrant or leakage currents. Each principle is thus 
employed for that function for which it is specially adapted, and 
neither is employed in the respective capacities in which each has 
hitherto failed. 

Messrs. Hurst, Nelson & Co., Ltd., of Motherwell, show a 
double-decked four-wheel motor car of their improved type, 
arranged to seat 57 passengers, having extended canopies with 
access to roof by wide staircases, and improved outside dry seate. 
Patent life-guards are fitted on each end of the car. The body is 
mounted on the Hurst-Nelson A1 type cantilever truck, riding on 
carriage springs and having patent roller bearing axle boxes. They 
also exhibit their B1 type patent maximum traction truck having 
a wheel base of 4 ft. with 30-in. driving and 20-in. trailing wheels. 
It has swing bolsters riding on coil springs, which are designed to 
take all strains and to give easy riding, and an improved brake is 
fitted on the truck ; the car body can be carried as low as on a four- 
wheeltruck. The Hurst-Nelson patent sand valve, fitted with hopper, 
is shown ready for use. This valve has been largely and successfully 
adopted. Their improved truck-brake blocks which allow of the 
maximum amount of wear, and are readily removed and fixed in 
position, are on exhibition, also two of their patent automatic 
couplings, which are designed to allow cars to take all curves, 
are shown coupled together. Their patent roller bearing, and 
ordinary bearing axle boxes are shown fitted with latest improve- 
mente, also their destination indicator, fitted with coloured signal 
lights. These indicators can be worked by hand from the platform 
of the car. The trolley standard, foot gongs, brake spindle and 
handle, roof lamp standard, and sand release gear, as made at the 
Motherwell Works, are all on view. 

The Chloride Electrical Storage Co., Ltd., of 39, Victoria 
Street, S.W., and Clifton Junction, have a comprehensive exhibit 
of accumulators, and are showing many sample cells as duplicates 
of batteries actually supplied for traction and power purposes. 
One does not anticipate at this time of day any striking novelty in 
the design or construction of the lead storage battery, and it is 
perhaps as well for the peace of mind of those engineers whose duty 
it becomes to take charge of accumulators, that once a manufac- 
turer turns out a satisfactory standard article, he should, unless a 
good and sufficient reason arise, confine himself to making to 
standard, instead of continually altering this or that detail, to the 
confusion and annoyance of the purchaser when repeat orders or 
renewals are necessary. The expectation, therefore, of seeing the 
Chloride Co.’s standard plates at still another Exhibition is realised, 
and a large assortment is shown, ranging from little plates about 
4 in. x 3 in. to very large ones about 36 in. х 18 in. That the 
same principle of construction is adhered to for all sizes argues well 
for economical production. It seems probable that with the double 
C R type plate as shown, the limit of size has been reached. With 
present requirements this plate is amply suflicient to give any 
ampere-hour output necessary, without taking up an inordinate 
amount of floor space, which is an important desideratum in hous 
a battery in any position where only limited accommodation is 
available. The very considerable depth of the boxes has not, so 
the makers inform us, caused any trouble through inequalities of 
the specific gravity of the electrolyte, as this type of cell is 
most frequently installed under conditions which necessitate high 
working rates, thus obviating any difficulties in this direction. For 
power work, the accumulator of to-day has to respond to practically 
any demands made upon it, and the Chloride Co. are supplying 
cells for this purpose capable of discharging at the half-hour rate. 
The peaks on a traction load are not, of course, of this duration, but 
it frequently occurs that after a heavy peak discharge the load falls 
off rapidly, and the battery is immediately being charged at almost 
as heavy a rate ae it was just previously discharging. This condi- 
Hor ot affairs levels up the load on the generating plant, and it is 
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possible to run at a constant load during the whole period of ite 
operation by connecting the battery in series with a Highfield 
booster. A machine (“B ” size) capable of dealing with momentary 


` " 


ac >/+ 
* 


ee, ward ’ E — P 
eee css n m 
Y E = 29 * * I. E dE je $^ 4 
DOM , HESY A. 
E 


w 
mre у 
EC 
Y 
< 


BOOSTER PAREL, 


peaks of 400 amperes on а 550-volt circuit is exbibited, and some 
interesting particulars as to its performance are avai'able. This 
booster differs from the crdinary reversible booster in that it not 
only raises the voltage of the battery on discharge, and so relieves 
the generating plant of the peaks of the load, but it also auto- 
matically charges the battery when tle linc current falls off, to such 
an extent as will maintain a constant load on the engines without 
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CHLORIDE C. R. TYPE. 


reference to the variations of the line requirements. With the 
ordinary reversible booster the maximum rate of charge is adjusted 
by band; full advantage cannot, therefore, be obtained of a 
heavy chatging current when the load on the line falls off, 
and it is not possible to maintain a constant load en the engine 
by this means. With the introduction of numerous systems for 
producing cheap power gas a large field for electric transmission 
will be opened up, and with gas engines driving generators on a 
widely fluctuating load, some such device for preventing the gas 
engine from being pulled up with an overload will be essential. 
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The Highfield booster, moreover, maintains a constant line voltage 
аз well as a steady load, and, in scme circumstances, a constant 
voltage would bs the more valuable of the two, notably where large 
gas engines werking with poor gas are 1unniog on a lighting load. 
The Chloride Co.’s exhibit exemplifies the trend of modern practice 
in storage battery construction and utilisation. | 

The Electrical Power Storage Co., Ltd., 4, Great Winchester 
Street, E.C., and Millwall, E., show various types of cells, from the 
smallest portable battery to large central station cells weighing over 
а ton eacb. Various cells of the P type, for lighting and tramway 
work, are shown, particularly three 74-plate cells, having & capacity - 
of 1,800 amperes for one hour, and an X P 17 double-plate cell having 
a capacity of 800 amperes for one hour. The latter cells are 
specially designed for stations whose floor space bas to be 
economised as much as possible. The OK type for large power 
stations is shown. It is a larger type than the above, and is also 
designed to economise floor space. The cell shown, O K 17, is 
capable of giving 900 amperes for one hour, or 430 amperes for fout 
hours. Various samples of the company’s L, К, W S. and WT 
type are exhibited mounted in glass boxer. The W Stypeisa 
lighter model of the P tvpe, and is serviceable for smaller central 
tations, isolated plants, &c. The W T isa special type, similar to 
W 8, but arranged so as to be suitable for low boxes. The K type 
is largely used in private-house installations, and by British and 
Colonial post offices for telegraph work. The L type is useful for 
low discharges over long periods. Itis largely used in the smaller 
private house installations. Specimens of the W T type are shown 
in wood boxes specially designed for ship-lighting, also some 


[^] + 
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large K and L type sections. Faure-King cells are shown in 
ebonite boxes— these are extensively used for motor car work ; and 
E type, whichis used for electric launches. Various specimens of 
the company’s B and V type cells are exhibited; these are much 
used for portable and semi-portable work respectively, The 
E I also show samples of their various plates. 

The Kingsland Electric Traction Syndicate, cf 8, Brcam's 
Buildings, Chancery Lane, E.C., have placed before us an advance 
copy of their new pamphlet relating to their mechanical surface 
contact system of electric traction. This system has already been 
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deeeribed in our columns (see ELEoTRICAL Review for May 10th and 
17tb, 1901), and. visitors to the Tramways Exhibition will find an 
exhibit of it at stand-No. 171 in the West Gallery. The pamphlet, 

ies ol which may be obtained on application, contains a very 
fell description of the Kingsland system, accompanied by photo- 
graphic and disgrammatic illustrations of the different parts. The 
Walrerhsmpton experimental line, of which a photographic street 
view is given, is about 200 yards long, and comprises a straight por- 
tion, а carve of €0 ft. radius, and a right and left hana turn-out. 

The Edwards Air Pump Syndicate, Ltd., of 3 and 5, Crown 
Court, B.C. are exhibiting on Stand No. 108 a set of three-throw 
sir pumpe of their patent type, driven by a Bruce Peebles motor. 
That the Edwards pump has found favour with electrical engineers 
is undentood from the fact that it has been fitted in more than 80 
of the leading electric lighting and traction stations, amongst the 
most important being the City of London, Glasgow, Liverpool, 
Wanchester, Salford, and Newcastle-on-Tyne. The Edwards pump 
is well adapted for running at high speeds, and in many cases the 
motore bare been direct coupled to the pump crankshaft. When, 
however, it is desired to fit a very high-speed motor to a set of 

it is advisable to reduce the speed by means of gearing. 
Several different methods can be adopted, and in the set of pumps 
ожо, the speed reduction is accomplished by means of a Hans 


Epwanps Am Pune AND BRvcB PEEBLES MOTOR. 


Renold chain and wheels, as shown in the above illustration. In the 
Edwards pump, foot and bucket, valves are entirely dispensed with. 
The only valves used are those which, in the old type of pump, are 
known as the " bead " valves, and these are readily accessible by 
removing the door at the top of the pump. Thus one of the prin- 
cipal causes of breakdown and delay, viz., the giving way of inac- 
cesaible valves, is entirely removed, and as there is but one set of 
ulres to renew, instead of three sets, a considerable saving is 
elected in maintenance charges and the time necessary for over- 
ліру. Another important feature in the Edwards air pump is 
that the water is dealt with mechanically, and as, consequently, the 
med of the water must correspond to the speed of the bucket, a 
regular quantity of water is hssured for each revolution of the 
pamp, and the sudden flooding which frequently takes place 
when the old type of pump is ron at high speeds is avoided. The 
tMciency of the Edwards pump is also increased by the pro- 
vision of clear air inlets, and by the reduction of the top clearance 
toa minimum. It is equally suitable for surface evaporative or jet 


The British Schuckert Electric Co., Ltd., of Clun House, 
Surrey Street, W.C., baye an exhibit of their surface contact 
tramway system, of which we gave an illustrated description in the 
Exectnicat Review for February 15thand 22nd,1901. They showa 
complete roadway contact stud and section of track rail mounted on 
eepers; a email motor for working the slide contact; also a 
twitchboasd complete with contact apparatus shown in operation, 
and illnstrative of the inter-connections between switch gear, and 
the operation of the safety devices employed. The separate parts 
of the underground current supply are shown at the stand by means 
of pbolographs, It will be remembered that the company iesued a 
beautifully tet out brochure some time ago tracing the development 
of electric traction systems, notably conduit and contact tramways, 


leading ep to the Schuckert Munich line installed in 1899. No 


anyone taking a special interest in the system can obtain a 

Copy of this publication from the above address. 
gine Sturtevant Engineering Co., Ltd., of 147, Queen 
{опа Street, E. C., and Bankside, S. E., bave arranged 
ta imposing stand, whereon a large quantity of Bturtevant apparatus 
ашыш, aleo a collection of photographs illustrating induced 
"n plants, Sturtevant electric fana, and generators and motors. 
“a we four Sturtevant C.H. self-starting rheostata, by the use of 
He motors can be started and stopped automatically from a 
oe The examples range from 3 ир. to 10 нр. The 
evant C.H. multiple solenoid pump starting rheostat is auto- 
ШШШ controlled by means of a float switch, thereby enabling a 
virium constant level of water to be maintained in the tank to 
the pump is delivering. Four C.H. electrically operated 


in either direction. 


main switches are shown, fitted with blow-out magnets, and these 
range from 75 to 520 amperes capacity. Also the following:—One 
C.H. double-lever type motor-starting rheostat with automatic no- 
load release, and overload circuit-bresker, 10 H.P., 220 volts; one 
C.H. double-lever type motor starting and speed regulating rheostat, 
with automatic no-load release and overload circuit-breaker, 7} B. . P., 
220 volts ; one C.H. quick-break reversing switch for use in connec- 
tion with electric lifts, &c. ; опе D.P. float switch for use in connec- 
tion with the Sturtevant C.H. self-starting rheostats; two C.H. 
antomatic pressure regulators, suitable for use in connection 
with the self-starting rheostats when these are to be installed 
in connection with pumps maintaining a pressure of air, water, or 
gas ina receiver. Also one C.H. motor starting and field regulatin 
rheostat, 10 B.. . 220 volts. This enables the motor to be 

up properly, and the speed to be increased considerably above 
normal, and, at the same time, prevents the possibility of the motor 
being started with a weak field. One C.H. multiple ewitch starting 
rheostat with interlocking switches and automatic no-load release, 
500 B.H р. 220 volts, suitable for use with very large motors, and 
enabling the motor to be started up without the poe riy of spark- 
ing at the rheostat. One C.H. motor starting and reversing rheostat 
with automatic no-load release. One C.H. electric printing press 
controler with low speed gear, and arranged for starting and 
stopping from a distance. Two Sturtevant C.H. reversible drum 
controllers suitable for use with electric cranes and hoists. Two 
C.H. reversible drum controllera for electric cranes and hoists: 
specially arranged to control the speed between normal and 10 per 
cent. of normal, regardless of the load on the motor. One C.H. non- 
reversible drum controller for printing presses. One C.H. reversible 
drum controller for printing presses arranged to control the speed 
between &0 per cent. below normal and 25 per cent. above normal 
One C.H. interlocking theatre dimmer with 
worm gear and master lever, giving complete control over the lights 
in a theatre ; and one C.H. safety motor-starting rheostat, universal 
type, with automatic no-load and overload release, main switch, 
and maximum and minimum automatic magnetic circuit-breaker. 


. This is a rheostat which may be placed in the hands of the most 


careless or ignorant motor attendant, and yet, it is claimed, will 
absolutely protect the motor against damage either from electrical 
causes or from careless or improper usage. A number of 
Sturtevant fans are also to be seen on this stand, including 
the Co.’s No. 2 Monogram blowing fan, with up discharge; No. 5 
Monogram exhausting fan, with bottom horizontal di : 
No. 8 high-pressure fans; No. 40 steel-plate fan, with direct-con- 
nected steam engine. The No. 50 steel-plate fan, with direct- 
connected electric motor, is specially designed for ventilating, 
drying, mechanical draught for boilers, &c., and for general land and 
marine work. The self-contained and compact nature of the 
apparatus renders it particularly adapted to modern requirements. 
The eight-pole magnet ring of the motor is centred within and 
attached to lugs projecting from the casting, which is in turn bolted 
to the fan side, while the fan itself may be given such shape and 
dimensions as to exactly meet the requirements of any particular 
case—that is to say, it may be arranged to discharge at any. desired 
angle, and to bolt against a vertical wall or bulkhead without in any 
way impairing its efficiency. The Sturtevant 48-in. electric pro- 
peller fan is also shown. 

It is interesting and instractive to watch the demonstrations con- 
ducted at the booth of the Standard Varnish Works, whose 
London offices are at 23, Billiter Street, E.C. The American 
managers of the company sent over their electrical expert, Mr. 
John C. Dolph, from New York, in order to take charge of their 
exhibit at the Agricultural Hall The demonstrations are being 
conducted according to the latest approved method of American 
shops, and those who are interested in electrical insulation will find 
this exhibit worth a visit. 

The stand of Messrs. F. H. Lloyd & Co., Ltd., of James Bridge 
Steel Works, near Wednesbury, consists of points of several 
descriptions for electric traction, drains, and drain boxes for 
draining the permanent way, and some interesting examples of 
steel work for cable or conduit tramways. Messrs. Lloyd also 
exhibit a patent movable point which is operated by the driver, 
doing away entirely with the labour caused by shifting pointa. 

The Vacunm Oil Co., Ltd., of York House, Norfolk Street, 
W.C., have on exhibition a very complete line of high grade 
mineral lubricating oils, manufactured by their special vacuum 

rocess of low temperature distillation, and also various grades of 

ubricating greases, suitable for tramway and light railway work, 
They make a speciality of their Hecla cylinder oil, to be used with 
superheated steam, and also of vacuum turbine oil, for use on steam 
turbines of the Parsons and other similar types, which are now 
becoming so popular for generating stations. Cabinets and filters 
are also exhibited. 

The exhibit of the Empire Roller Bearings Co., Ltd., of 
1, Delahay Street, Westminster, B.W. (Stand No. 9), comprises a 
good showing of these well-known roller bearings for railway rolling 
stock and electric tramway cars. We have received a copy of a 
paper on roller bearings, by Mr. Thomas W. How, and a copy of 
the company's pamphlet. We understand that the company have 
secured contracts for fitting roller bearings to Croydon Corporation 
Tramways, Indian State Railways (under Sir Alexander Randel 
and Co.), Southport Tramway Co., and for the Crown Agents for 
the Colonies for West African Railways. 

Messrs. Everett, Edgecumbe & Ca., of 151 and 159, Great 
Saffron Hill, E.C., at stand No. 172 (in the Western Gallery), show 
in operation their new rotary synchronisers for paralleling 
alternators, which we described fully in our last issue. They further 
exhibit tram-car recording ammeters, incandescent lamp testers, 
portable standard testing sets, watt meters (switchboard and 
portable types) phase indicators, )direct-reading ohmmeters, 
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portable direct reading insulation meters, special tram- car 
 ammeters, &c. 

Messrs. Mellowes & Co., of 28, Victoria Street, S.W., and 
Corporation Street, Sheffield, have an exhibit of their patent 
“ Eclipse " system of roof glazing which is being used for covering 
various electrical power stations, car sheds, factories and other 
buildings on account of its water-proof and dust-proof qualities 
Sheffield, Glasgow (Pinkston), Rhyl and Hammersmith are among 
the electricity works where it has been employed. 

Callender’s Cable and Construction Co., Ltd., of Hamilton 
House, E.C., have on view samples of the ordinary standard types 
of their cables, including single-conductor, concentric, triple- 
concentric, twin and three-core insulated with bitumenised fibre, 
impregnated paper, and with Callender's well-known speciality 
vulcanised bitumen di-electric; also samples of special cable for 
crossing harbours and tidal waters, as laid at Cork, Lymington, 
Lowestoft, Swansea, Whitby, and elsewhere. Further, they exhibit 
samples of their solid system in iron troughing, in earthenware 
troughing, and in wooden troughing ; also samples of tramway and 
lighting feeder pillars, of a tramway feeder pillar with removable 
case to facilitate working the switches, of various kinds of under- 


ground boxes, sectional samples of cables, samples of jointing acces- 


sories, and of Callender-Webber conduit. 

Messrs. Lewis Berger & Sons, Ltd., of Homerton, N.E., 
have a stand set apart for a specially prepared series of painted 
panels produced from their different grades of coach and car, 
paints, also a selection of dry pigment colours and Varnishes for 
the trade. | 

The St. Helens Cable Co., Lid., of Warrington, exhibit all 
kinds of cables, both paper and lead-covered, vulcanised rubber, 
dry core cables, flexibles, cotton-covered, &c., 
and make a special point of their Dialite " 
bitumen insulated cables, by showing a large 
number of sample coils displayed working in 
water without lead, and with horn lead sheath- 
ing. Mechanical rubber goods, such as cab 
tires, brake blocks, switchboard mats, &c., ate 
also shown by this firm. 

. Messrs. A. Haacke & Co., of Homerton, 
N.E., show their well-known boiler covering, 
which is doing service in a large number 
of lighting and traction power stations in all 
parte of the kingdom. 

At Stand No. 73, Messrs. C. Brawn & Co., 
of 3, Adelaide Street, Charing Croes, W.C., 
show their patent dry seats and apron frames 
for tramcars, &c. 

.Mr. Sam Deards, of Victoria Works, 
Harlow, Essex, aud 34, Old Broad Street, E.C., 
is exhibiting his patent “self-locking " glazing 
system for the roofs of all kinds of engineeriny 
works, electric power stations and tramway 
cat sheds. It is guaranteed not to cause 
fracture of glass after once it is fixed, as 
some kystems do where nuts, bolts, or screws 
are used to hold down the loose caps. The 
“self-locking” bar is specially adapted for 
glazing on iron roofs, and saves all drilling of 
holes in the iron purlins, and, as no woodwork 
is necessary, the whole structure is made 
waterproof as well as imperishable. The lead- 
covered bar has a separate lead cap, so that, if | 
necessary to repair the glass, the lead cap is easily removable 
without damaging the lead-covered bar. 
= Messrs. E. Green & Son, of Exchange Street, Manchester, 
show one of their patent fuel economisers containing 96 heating 
tubes (about 1,000 sq. ft. heating surface). - The scraper motion is 
actuated by a 1-н.р. motor fitted on the gearing frame, and the 
. economiser is constructed for high pressure, the top boxes being fitted 
with internal lids. This is the type of economiser Messrs. Green 
are supplying to all electric lighting and tramway power installa- 
tions throughout the country, and only recently the firm received 
the largest order on record for economisers, amounting to 10,000 
tubes, for the Metropolitan and District Railway. At the Wolver- 
hampton: Exhibition Pavilion, by the way, they are showing an 
economiser of 192 tubes in three groups. | 

Le Carbone, of 36, Lime Stteet, Е.С., and Levallois-Perret, 
Paris, &c., exhibit a large number of types and qualities of carbon 
brushes, bearings, bushes, contacts, &c. Tram motor brushes make 
quite a large section of their exhibit. They have specialised in 
tram work, and number among their clients the principal tramway 
and light railway undertakings of the kingdom. They make, too, 
a display of primary cella for belle, signals, telephones and tele- 
graphs which present several novel features. The Leclanché " type 
of cell has been a very good servant to the telegraph and telephone 
engineers, but there are many applications for which it is quite 
unsuitable, and Le Carbone, while maintaining in several of their 
cells the elements of the porous pot form of cell, modify them con- 
siderably with a view to a more extensive use of this description of 
open circuit cells. Among their well-known types of cells are the 
Lacombe and “ Sanspareil, and comparatively new ones are 
the Carbo арӣ “ Paris” cells, the great features of the latter 
being its portability and the ease with which each component can 
be taken apart and renewals effected when necessary. i 

Messrs. Joseph Kaye & Sons, Ltd., of Leeds, exhibit their 
patent railway carriage wedge lock with patent safety catch, with 
patent inside and outside handle. These locks are now being 
adopted by most of the leading English railways. They also show 
their latest patent automatic sliding door latch, for railway and 
‘tramway sliding doors, as used by the Great Eastern and North- 


ә 


Eastern Railways, also on 38 of the latest tramcars recently sup- 
plied to the Leeds City Corporation. Their well-known oil cans 
for oiling machinery of every description, including locomotives, 
automobiles, &c., and their patent fare collectors, which are success- 
fully employed on the Leeds City tramcars, are also in evidence, 

Messrs. Reavell & Co., Ltd., of Ranelagh Works, Ipswich, 
have one of their small electrically driven compressors whioh is 
exhibited on the B.T.H. Co.'s stand with a B.T.H. motor. 


(To be continued.) - 


ELECTRIC TRACTION MACHINERY AND 
ACCESSORIES. 


THE “CHELMSFORD " REVERSIBLE BOOSTER. 


"Тнв machine, which is being manufactured by Messrs. Crompton 
and Co., Ltd., of London and Chelmsford, is designed for use in 
central stations with the object of keeping the load on the main 
generators approximately constant, in spite of large and sudden 
variations in the external load, and it effects thie by automatically 
charging and discharging the battery in connection with which it 
is used. ` Each booster consists of an ordinary shunt wound motor 
coupled across the main bus bars and driving a differentially wound 
generator. This generator has two field circuits: — л, The ordinary 
shunt, excited from the battery. n, A special main which carries 


CHELMSFORD REVERSIBLE BOOSTER. 


a definite portion of the main load of the station. 
diagram of connections below. 

The charge and discharge of the battery are governed in the 
following way :— | 

1. When the external load is just equal to the normal full load 


We give a 


of the main generators in use no discharge is required from the 
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+ B, Bus bar; k B, Equalizer bar; M o, Main generator; m and c, Motor 
generator; x r, Motor field; « r, Generator shunt fleld; n, Bye-pass re- 
sistance; a, Shunt winding; D, Rheostat; B, Main winding. 


DIAGRAM OF CONNECTIONS FOR CHELMSFORD REVERSIBLE 
BOOSTER. 


battery, and the field windinga are so designed that under these 
conditions the excitation due to the special series coils neutralises 
the excitation due to the shunt winding. 

2. When the external load is greater than the normal load of the 
main generators, a discharge current is required from the battery: 


m 


MEL 3 
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This discharge carrent is automatically obtained, as the increased 
current in the external circuit increases the excitation due to the 
series coils, and the connections to the battery are such that 
tha тойа thus given by the generator аге added to the battery. 
$ When the external load falls below the normal full load of the 
the reverse action takes place, the shunt windiog, л, 
orerpowering the excitation due to the series coils, reversing the 
polarity of the generator, and causing & charging current to pass 
through the battery. | 

To take a special example:— We will assume that the battery is 
being щей in connection with a tramway circuit at 500 volts. 
Under condition (2) where the battery is required to discharge, the 
booster should be designed to add abont 40 volts when the battery 
is discharging at its maximum output, and give about 40 volts in 
the reverse direction when the maximum charging current is passing 
to the battery under condition (3). The switch, R, is used in con- 
nection with a compensating resistance, shunting the generator 
series coils. This switch has a double function: — (1) It allows a 
varying number of main generators to be used in parallel. (2) It 
enables the point of reversal to be adjusted. Further, a shunt regu- 
tur, n, is provided in the generator shunt circuit. 

The above describes the normal conditions under which the 
booster works automatically. In practice the machine is also 
required for fully charging the battery at certain times, and taking 
the examples given above, the booster will have to be large enough 
to give 120 volts occasionally. These higher voltages are obtained 
by short-cireniting the series coils and regulating the volts by the 
ordinary shunt resistance (p). Under these conditions the machine 
ий м an ordinary motor-booster. Motor-generators of this type 
have been supplied to Birkenhead Corporation, Mount Morgan and 
Yarmouth, and others are in hand for Norwich and Rothesay. 
They are particularly useful in tramway stations on account of the 


npidly varying load. 


— 


We understand that Messrs. R. W. Blackwell & Co., Ltd., 
have just completed a record piece of overhead work by equipping 
the last section of the Liverpool Corporation Tramways in less than 
three weeks. The line in question extends from the Old Swan to 
Knotty Ash, and necessitated the supply and erection of 2} miles 
of trolley wire, 90 poles with 22-ft. brackets and cast-iron fittings. 
The orders for the poles and fittings were placed on May 31st, and 
the order forthe complete equipment on June 3rd. The poles were 
delivered on June 2nd, the brackets and bases by the 16th, and the 
actual work of erecting the line was commenced onthatdate. The 
whole of the work was completed and passed by the Board of Trade 
on June 23rd, and it was therefore possible to run cars over the line 
within 20 days from the date on which the order was 
расеі. This section brings up the total overhead line work erected 
in Liverpool by Messrs. Blackwell to 100 miles. The whole of the 
work wag carried out to the designs and under the supervision of 
Mr. J. A. Brodie, the city engineer, who has had so much previous 
W of tramway work in Liverpool. 

essrs, Ashmore, Benson, Pease & Co., Ltd., of Stockton-on- 
Tees, have sent us a list with an illustration of the last battery they 
lave erected for electric traction service. This battery is used by 
the Devonport Corporation for supplying current to the Devonport, 
Stonehouse and Plymouth Tramway Company for regulation of the 
voltage on the trolley line. It was erected a few months ago. 
There are 280 cells of a capacity of 150 amperes for 10 hours. The 
total weight is 120 tons. 

Xr. Alph. Steiger, of 28, Victoria Street, S. W., has secured an 
order for a turbine for the electric lighting plant of a private resi- 
dence, which will utilise a fall of only 30 in. to 3 ft. He also has 
similar orders in hand for Escher, Wyss & Co.’s patent universal 
governor to regulate low-fall turbines for clectrical work. | 

Messrs, Korting Bros., of 53, Victoria Street, S.W., have sent 
ма descriptive catalogue of their ejector condensers, with notes 
ш spray cooling; also a price list of their "Schuttc" automatic 
ethaust relief valves, which we understand are now finding an 
extensive application in electric lighting and power stations. 

The Edison & Swan United Co., of Queen Street, E.C., are 
mpplying large quantities of their latest form double filament 
«nes traction lamp to Glasgow and other leading electric tramway 
ystems, It is the outcome of considerable experience in the prac- 
tial working of lamps used for this purpose under varying con- 
ditions, and as such it has met with a very considerable amount of 


nage. 

List No.1 (1902, issued by Messrs. Brecknell, Munro and 
Rogers, of Thrissell Street, Bristol, contains details and illustra- 
tons of a large number of their electric traction supplies, trolley 
Mandards aad heads, overhead line fittings, insulating material, 
arand truck spare parts, also track and repairing tools are des- 
cribed and well set out, and purchasers of tramway details will 
hod the list of service to them, Their trolley standard consists of 
a steel mast with a flanged base for attachment to top deck of car, 
and the head or bonnet is of malleable iron fitted with a lap- 
welded steel tube, and mounted on а ball bearing on the masthead. It 

сатев a screw stop which prevents the standard making a 
hee revolution, or at will, this screw may be adjusted so that 
Ше head may revolve through a full revolution ; a awivelling contact 
00 ben required. A weather guard is provided which 

atly protects the internal parts in all positions. The com- 
PME lever is of malleable iron fulcrumed in the head or bonnet 
а a mild steel pin. The connecting rod is of Farnley iron with 
slid welded eye at base, coupled to a malleable cast guide bluck 
in the steel inner tube, The connecting rod is secured to 

Compensating lever at upper end проп a steel swivelling pin and 


nat and lock nut. The coil spring is in one length, and its section 


is so designed that the maximum reaction is given off upon a 


minimum compression. A steel collar is rivetted inside the steel 
inner tube against which the spring rests when under compression. 
The pole, or trolley boom, is of steel, manufactured upon an 
improved principle, and guaranteed to give the best results obtain- 
able upon any given section. It is properly insulated from the 
trolley standard and taped in the usual way, unless special insulation 
is specified. There is an easy lead for the cable, which is provided 
with a rubber covering where it passes from the end of boom into 
the standard, and also whero it passes through the malleable cast 
guide block 1n the bottom of the standard. The effective leverage 
of the compensating lever varies automatically, and may be 80 
adjusted with the spring as to prescrve a uniform pressure within a 


BRECKNELL's TROLLEY HEAD. E 


given angle, and when the pole is depressed below that given working 
angle the upward pressure decreases rapidly until the pole is below 
the horizontal; if further depressed, the pole reaches a position in 
which the parts operating are nearly in equilibrium. The pole 
can be lightly held in this position, and the head is easily accessible 
for examination. This position is attained when the trolley head 
is about 2 ft. 6 in. below the top of the mast. The limit of the 
working angle may be varied so as to embrace the lowest working 
position at which it may be desired to set it; for instance, a low 
railway bridge where the wire is necessarily comparatively rigidly 
fixed. The pressure at this point is reduced to a minimum во as to 
avoid excessive friction and undue wear of the trolley wire and 
suspensions, and to relicve the trolley boom of the great bending 
strain which it otherwise would have to withstand, which bending 
strain causes a large deflection of the pole, and necessitates 
straightening, in many cases putting a short period to the life of the 
boom. It has been found that upon systems where excessively low 
bridges have to be encountered the trolley booms, wire and fittings 
are not subjected to any increased wear or strain, on account of the 
limited height available for the line, when this standard is used, as 
against a rapid deterioration of the parts named where no 
means is provided for automatically reducing the pressure at. such 
portions of the line. As we recently mentioned, these standards 
are in use in quite a number of places in the provinces. The 
trolley head, manufactured by the same makers and illustrated 
herewith, ix of very light weight, weighing only 64 lbs. complete 
with insulation. Both the wheel pin and thc swivelling bearing 
are automatically lubricated from a reservoir formed in the 
wheel. A thin, clear machine oil is used, and centrifugal force is 
utilised in feediug the bearings, yet, curiously enough, it is only 
when the wheel stops that a very small drop of oil is delivered into 
the duct leading from the reservoir to the work. These trolley 
heads are in satisfactory daily use on a number of street railways in 
Great Britain, running steadily through the most complex 
overhead work without giving trouble. In the A-size head 
the wheel is 3j in. diameter, and in the B-size head 4} in. 
diameter. The wheels run on hardened steel pins, and have an 
average life of 5,000 miles: they have been tested and ascertained to 
run 1,000 miles with a single charge of lubricant. It is, however, 
found convenient to give these heads a charge of oil once every 
week end when in the depot, which will suffice for the next seven 
days. 

Electro-motors, Ltd., of Openshaw, Manchester, have issued a 
June, 1902, price list of their electric motors forcontinuous currents. 
The list is most neatly got up, and gives descriptive details and 
tabulated data of standard and low-speed motors for low and high 
voltages. The illustrations show the motors fitted with patent 
worm-reduction gear, and direct coupled to a pump. A telegraph 
code and weight and dimension details are given in table form at 


the end. 
(To be continued.) 
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THE SCHMIDT SYSTEM OF SUPERHEATING. 


THoUGH itis over 40 years since the use of superheated 
steam appeared likely to become common in this country, 
practically nothing has been accomplished until within the 
past 10 years. In Alsace, however, where coal is expensive, 
the art of superheating has kept pace with the practice of 
compounding that seems to have killed superheat with us. 
It was a little unfortunate that compounding was so very 
successful. There is not so very much in compounding 
except that it coincided with the ability to use higher steam 
pressures, exactly as triple-expansion was found desirable 
when the modern ribbed furnace rendered still higher pres- 
sures possible Superheat showed up the villainy of 
tallow. We seem to remember dreadful stories in respect- 
able engineering journals of the evil effect of high pressure 
steam on cast-iron, and we have seen plenty of these so-called 
* effecta " which, after all, were the effects, not of steam, 
but of fatty acids. Compounding survived, however, and 
superheat died, or, rather, slept. To-day it is understood 
that a cast-iron cylinder will work with steam hot enough to 
melt lead, if lubricated with a little graphite and mineral oil, 
and the results claimed for superheat of about 350° above 
the temperature of saturation are remarkable—the steam 
consumption of a triple-expansion engine, with a boiler 
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SECTIONAL PLAN AND ELEVATION OF SCHMIDT SUPERHBATER. 


pressure of only 129 lbs., being 18:8 lbs. per Kw.-hour of 
output. A noteworthy feature of tests made over a wide 
range of power appears to show that the losses by cylinder 
coudensation are eliminated, or nearly so, and it is, of 
course, these losses that make one steam engine less efficient 
than another. The supposed absolute zero of temperature 
being 459° F., what is the theoretical effect of raising the 
temperature of working steam from 350° to 700°, where the 
exhaust temperature is, say, 119°, or 578° absolute ? 

In one case the absolute initial temperature is 800°, in the 


other it is 1,159. The expression а з becomes respec- 
1 
tively 


809 — 578 . 1,159 — 578 _ 0-501 
xe Же 0:285 and 1159 = (501, 


and apparently we ought to expect a much greater economy 


r 


SH 


than is really secured, for the calculation shows an economy 
of 43 per cent. 

But though this high superheat goes towards the m.p, 
cylinder in the Schmidt system it does not reach it, for it 
meets first the reheater of the L.P. cylinder, and parte with 
some of its superheat for the benefit of the steam going to 
the L.P. cylinder. If we assume that the H.P. cylinder really 
gets steam at only 500° F., or 959° absolute, the efficiency 
of the engine will be 0'4 only, and the economy over 
saturated steam will be a little under 30 per cent. ` In any 
case, theory points to an actual economy greater than what 
obtains, and shows that engineers have become accustomed to 
attribute less to thermo-dynamic effects than to cylinder 
action. Even if the н.р. cylinder is supplied with steam 
at 500?, as assumed, it can hardly be considered probable 
that this can be regarded as the true initial tempera- 
ture. Probably much of the added temperature still dis- 
appears in warming up the cylinder walls cooled during 
exhaust and thus, superheat, if moderate, does resolve iteelf 
into the prevention of cylinder condensation after all, and 
its economy is measured by the amount of initial condenga- 
tion prevented. With high superheat there is some further 
economy due to the higher initial temperature. In any case 
& net economy is certain. 

In the Schmidt system, of which we give here an illus- 
tration showing a superheater fitted to a Lancashire boiler, 
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`7 the wet steam from the boiler enters the top of 
the superheater at the end nearest the chimney. 
It travels against the direction of the furnace gases 
until it reaches the middle of the heater, when it 
is taken to the hottest end next the boilers, and 
2 this timetravels with the direction of the flue gases, 
leaving at the middle point again for the engine. This 
system is adopted to prevent the initial tubes of the heater 
from becoming too hot. The steam finally leaves at about 
700? F., and is dealt. with at the engine as described. We 
presume that the temperature of 700? is considered too 
high to employ in the cylinder, and hence the use of the 
reheater to transfer heat to the steam about to enter the L.P. 
cylinder. Of course, if the m.r. cylinder could stand 700°, 
the steam might just as well go into it so hot, and it would 
still be just as hot when it entered the 1.1. cylinder as it is 
now after reheating, for all the heat that enters an engine 
must go right through it or appear as work. There is, there- 
fore, no virtue in the reheater save and except that it puts 
into the L.r. steam useful heat that is considered to be too 
much for the н.р. cylinder to bear. That is to say, if the 
H.P. cylinder could take steam of 700°, such steam would 
arrive at the L. P. cylinder no colder than it now does. 
As matters stand, however, the reheater performs the 
useful office of keeping the steam hot throughout whilst 
tempering the otherwise excessive heat of the initial steam. 


— . 2—— 
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Tn testa made of the Schmidt system, the steam entering 
the 1р, cylinder actually had a temperature of 397°, or 
nearly 185° above faturation point; yet the indicator 
i thronghont ihe three cylinders showed expansion 
carves that coincided very closely with the saturation curve, 
thos proving that while condensstion was prevented there 
was really little superheat left after dealing with the cooling 
efect of the cylinder metal, and that in estimating the 
economy of superbeat we may take it to be measured by the 

reation of the fault of initial condensation and re-evapora- 
tion, and not by the thermo-dynamic results of high 
temperstare only. | 

As showing the evil effects of cylinder condensation, tests 
show, with the Schmidt engine at various powers from 140 
to 20 Kw., that, starting with 18:3 lbs. of steam per Kk w.-hour 
u 140 xw., the following figures were obtained :— 

At 120 xw., 18 5 lbs.; 100 Kw., 18°7 Ibs.; 80 kw., 19°4 
№; 60 ку., 2078 Ibs.; 40 K w., 24:5 168, ; 20 Kw., 38 lbs. 
Apparently the engine unloaded consnmes about 460 lbs. 
gesn per hour, and a further 15 lbs, per K w.-hour of output. 

It need scarcely be pointed out that for high superheat 
pecial attention is required іп the details of the engine, 
especially to guard against the expansion cf the parts which 
firat receive steam. Thus a piston valve internally supported 
by a spider is apt to expand at the points where the spider is 
attached to the body of the valve, which will seize, at these 
points, in its shell seating. Glands on rods need to be placed 
vell away from the steam, and various other points require 
atteation, all of which are connected, more or less, with the 
featore of expansion by heat. | 

The following figures for the output of 140 Kw. will be 
interesting :— 

Initial temperature of steam supplied to re-heater 709? F. 


Temperature of initial eteam leaving re-heater 601°. - 


Tempersture of intermediate exhanst 286^. Temperature 
of same after re-heating 397° ; the latter figure showing that 
the steam entered the L.P, cylinder superheated nearly 185°. 

The overall efficiency being assumed at 83 per cent., as 
shorn by the indicator, which was probably not far wrong, 
the steam per LH.P.-hr. at 140 Kw. = 226 J. H. P. appears to 
be 114 lba., to secure which good result it certainly seems 
woth while carefully to consider the question of superheating. 


Of course, in comparing this result with saturated steam trials, 


all wance must be made for the extra heat units in the steam. 

The superbeater itself may either be heated by the waste 
pss, asin the illustration, or it may be separately fired, 
this being considered the better system for large ranges 
of boilera, It is so arranged that when the current of 
seam through it ceases, a valve is opened to admit air to 
keep the coils cool, and generally the stoking of the fire 
ought to cease nearly an hoar before the engine stops, so 
that during the last part of the time the superheater simply 
uses up heat radiated from the heated walls of the super- 
heater chamber. | 

Onr illustration shows a feed water heater in connection 
with the superheater, and it will be observed that the left 
half of what might all be taken for a superheater is the 
economiser, which works with a constant circulation of the 
same pure water. This goes up to the feed heater coil, gives 
up its heat to the feed there and returns cooled to the 
economiser, No scale can thus be formed in the economiser, 
and as it is always fall of water more or less hot, it does 
uot readily gather soot deposit and requires no scrapers. 


CORRESPONDENCE. 


Consulting Engineers. 

1 have often wondered where all the numerous consulting 
engineers had their origin, ard where men so young had 
Obtained the necessary experience, knowledge, and good 
jadgment especially required in this branch of electrical 
COgineering ; they have sprung up like mushrooms. Thanks 
Mr. Crompton, we have some light thrown on the genesis 
of the consulting engineers of the mushroom type. As an 
old engineer I think Mr. Crompton was not far wrong. I 

те often rabbed my eyes to see announcements made of 

appointment of Mr. So-and-So, A. I. E. E., &c., as contult- 


and Ei sin (p! —fl;). 


ing engineer for a municipal authority, a name never before 
heard of in the electrical world ; and it would be easy to 
give instances of such appointments ending in thc abandon- 
ment of the electrical scheme, in disgust, after the fledgling 
had muddled and bungled along for a few montbs, the 
conclusion of the fiasco arriving with a bill for £1,000, 
more or less, due to the consulting engineer for bis valuable 
services, | 

Of course, if municipal authorities engage such men, 1L 
is their look out for the consequences. But these fellows 
don’t stick at trifles of etiquette; they doa good deal of 
canvessing soliciting work, calling on firms uninvited and 
offering their cervices, and by every influence competing for 
work for which many of them are incompetent. A little 
outspokenness by a man in Mr. Crompton’s position is 
admired by an 

01d Hand. 


Equivalent Sine Curves. 


I am much surprised that my mathematics should be 
questioned. I really cannot find a more general condition 
than 

I; sin (a, — Bi) + 7, sin («,—3 fi) + ke, 


for the simultaneous vanishing of 
1, sin (рі) + 1; sin (3 / ug) + &e., 


W. G. Rhodes. 


Motors v. Trams. 


In a note in one of your contemporarice, complaint is 
made that a well-known electrical engineer, who took a pro- 
minent part in the deputation to Mr. Balfour, had a few 
days before given evidence against an electrical tramway in 
the House of Commons, and apparently favourcd omni- 
buses. 

As this probably refera to me, who gave cvidence on bebalf 
of the Roads Improvemert Association against laying elec- 
trical tramrails across the existing IIammersmith Suspension 
Bridge, but not in the least on the groünds given by your 
contemporary's correspondent, and as the matter is of con- 
siderable interest to the electrical profession, I shall be glad 
if you will give me space to bring my views before your 
readers. Some of them may have read my last year’s 
address to Section G ” of the British Association, in which 
I pointed out that one of the most important problems in 
modern locomotion is that caused by the congestion of street 
traffic in our towns, and by the undoubted difficulties which 
exist in carrying our workers to and from their homes in the 
country to their places of employment in our towns. I then 
pointed out that a great deal of mischief might accrue from 
an ill-considered cccupation of our streets by tramways, and 


gaveas one of my reasons that the carrying capacity of a 


street is not increased, but rather diminished, by Jaying tram- 
rails in it, and that this is due to the want of overtaking 
power of vehicles running on rails. 

Your readers will see that there are several solutions of 
this problem of street traffic, but not the least interesting one 
to them is that of the development of electrically-driven cars 
or omnibuses to take the place of our present horse-drawn 
vehicles. "Thanks to the efforts of a few electrical engineers 
who have in the face of great discouragement persevered 
with their work, we already see considerable numbers of 
these vehicles running satisfactorily in the streets, and I 
learn that the next year will see an enormous development 
of this use of electrical power. It is needless for me to point 
out how important it is to the electrical industry that this 
development should have full scope and every possible chance 
of success given to it. Our electrical supply undertakings 
will benefit by the charging of these accumulator cars which 
сап be carried ont at tixed hours of light load, The 
construction and simplification of the cars themselves, in the 
means for charging them and maintaining them at the 
lowest possible cost, will give a field of employment for 
electrical engineers, so that even if we take the narrow and 
selfish view that an electrical engineer should consider hia 
profession first, and the public afterwards, a view with 
which I personally disagree, I think it can be 
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Bhown that the electrical profession as a whole, and certainly 
the public generally, is likely to benefit to & greater extent 
by the wide development of electrically-driven vehicles to 
take the place of our present horse-drawn vehicles, than for 
electrical tramways to be developed on certain lines of road 
in such а manner as to hinder the progress of these smaller 
electrical cars, for no one, not even Mr. Clifton Robinson 
himself, imagines that electrical tramways can be laid in 
every street in our towns, and unless this were done it is 
always necessary to encourage the development of 
mechanically-propelled vehicles to take the place of the 
horse-drawn traffic. If the encouraging progress which 
had already taken place in the development of all classes of 
mechanically-propelled vehicles continues at anything like the 
rate attained during the present year, we shall soon find a 
notable decrease in the number of horses. Our streets will 
rapidly become cleaner, the surface of the road will not 
suffer so much from the impact of the horses’ feet, the 
reduced cost of cleaning and upkeep which will follow on 
this will make it economical, year by year, to increase the 
number of streets and roads laid with perfected surfaces. 
Every street which at that time had been laid with tramrails 


will be dangerous and difficult for use by vehicles having” 


smooth tires, and all such thoroughfares will -then be a 
hindrance instead of assistance to the flow of traffic. 

I know that Iam not-alone in holding these views, but 
all who agree with me must from time to time find them- 
selves compelled to oppose the indiscriminate laying of tram- 
rails, especially on the old lines of road leading out of 
London, which are in most cases the only means by which 
the Londoner can obtain access to the country, or on which 
garden or other country produce can be brought in. The 
promoters of these electrical tramlines laid on our lines of 
road out of London know well that their future profits 
depend not on carrying the omnibus traffic which already 
exists, but on stimulating a greatly increased traffic by 
encouraging new building estates along their line. Thus 
London is rapidly extended along these lines of road, the 
traffic on them, other than that carried by the tramcars 
themselves, is more and more congested, and those living in 
London thus find themselves further removed from the 
country scenery and country air. These lines are really 
railways, and ought to be constructed on land purchased for 
the purpose. 


| R. E. Crompton. 
July 1st, 1902. 


An Undesirable Guest. 


Last evening, when just escorting three ladies to the door 
at the close of the conversazione of the Institution of Elec- 
trical Engineers, I was accosted by a gentleman unknown 
to me, in evening dress, who appeared to be under the 
influence of liquor. He addressed me by name, and said he 
wished to tell me that I was a cheeky young cad, whose 
letters were not worth answering, and that I must take 
care. He was repeating his insult when I remarked, “І 
do not know you," and turned on my heel. He was of 
medium height, with fair hair, and apparently about 
30 years old. Would any member who may have 
witnessed the incident kindly help me to identify 
the individual, and ascertain who is responsible for his 
admission ? 


Silvanus P, Thompson. 
July 2nd, 1902. 
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PARLIAMENTARY. 


RHONDDA TRAMWAYS. 


Tun Bill of tbe Rhondda Urban District Council recently came 
before 8 House of Lords’ Committee, presided over by Mr. Tatton 
Egerton. The object of the Bill is the construction of electric 
tramways in the Rhondda Urban District. The promoters were 
represented by Mr. Balfour Browne, K.C., Mr. Moon, K.C., and 
Mr. Rhys Williams. For the Taff Vale Railway Company, who 
opposed, Mr. Pember, K.C., Mr. Fitzgerald, K.C., Mr. Baggallay, 
K.C., and Mr. Neville appeared. Mr. Page and Mr. Gregory repre- 
sented several owners and occupiers of property affected by the 
Bill. The Glamorganshire County Council, represented by Mr. Vesey 
Knox, petitioned against alterations. 


Mr. Влгғоов Browns, K.C., in opening the case, said the only 
part of the Bill which was opposed related to the construction of 
tramways, the petitioners being the Taff Vale Railway, and thus it 
was merely a railway opposition on the ground of competition. In 
these days that was about the weakest opposition that could be 
offered to a Bill giving tramway facilities to an immense population, 
Tramways were not rejected on mere ground of competition. The 
proposed tramways would go very near to the bulk of the population. 
The Great and Little Rhonddas were at present served only by the 
Taff Vale Railway Company, and as long as 1882 the necessity of 
some other means of communication was felt, and tramways were 
promoted in the district, resulting in the local authority now 
having a fair and open field. The feeling in the district was 
strongly in favour of tramways, and if the Urban District Council 
did not make those lines, the British Electric Traction Company 
would ask for powertodo so. The tramways were to be constructed 
from Blaenrhondda at the top of the valley to Perth. It was also 
proposed to run a tramway from Mardy at the top of the Little 
Rhondda down to join the main tramway running to Perth. In 
addition to the railway opposition, there was that of a small 
number of frontagers whose fear was that the tramway might carry 
people away from their shops at the ends of the valleys, but he 
believed that those people were only the Taff Vale Railway Com- 
pany in another guise. As to the question of running trams on 
Sunday, which if it was done would be for the purpose of taking 
people to places of worship, the Taff Vale Railway Company had 
stirred up the Nonconformist conscience in South Wales. The 
question of running cars on Sunday, however, was one for the 
public in the district to determine. 

Mr. Vesey Kmox said the Glamorganshire County Council were 
entirely in favour of the preamble of the Bill, but later would ask 
for the insertion of a clause as to running powers. 

Mr. W. P. NicHoLas, clerk of the Rhondda Urban District 
Council, gave evidence in support of the Bill. He said that with 
regard to Sunday service of trams, there was a service on the Taff 


Vale Railway, and the refreshment rooms were opened. The cost 


of the proposed tramway would be £293,000, and that of the street 
widening £58,000, but a great deal of the street widening would 
have to be done whether the tramway was made or not. The Com- 
mittee adjourned. | 
On Tuesday last week Mr. Їїїсноглз, the clerk of the District 
‚ Council, was further cross-examined by Mr. Pace on behalf of the 
petitioning owners and occupiers of property affected. He said 
thetramway was intended to convey workmen to and from their 
work, and would not be used to any great extent for the purpose of 
shopping in Pontypridd. He knew nothing of the allegation that 
signatories were informed that the District Council only wanted to 
get the order confirmed, so that after obtaining it the Council 
might bargain with some private company and thus save the rate- 
payers a large sum of money. 
In answer to Mr. Moon, K.C., Witness said the workmen in the 
district, as a rule, had an interest in their own houses, and changed 
their employment more frequently than their houses. The Com- 


«mittee adjourned. 


On Monday and Tuesday the Committee resumed its considera- 
tion of this Bill and after hearing a good deal of evidence in 
support thereof, the Committee adjourned. 


Pontypridd Tramways.—On several days last week the Tramways 
Provisional Order Bill, which confirms an order to the Pontypridd 
Urban District Council to make certain tramways within their dis- 
trict, was before a Committee of the House of Lords, presided over 
by Lord Newton. 

Mr. Клм, K.C., who appeared for the promoters, with Mr. Moon, 
K.C., and Mr. Williams, in opening the case, said the order which 
Parliament was now asked to confirm was entirely supplemental to 
an order confirmed last year, when the question of tramway com- 
munication in the Pontypridd district was gone into by Parliament. 
Large powers were granted last year to the Pontypridd Urban 
District Council, but it was then stated that, in order to complete 
their scheme, the Council would have to come to Parliament again 
this year. The Council had been prevented last year from laying 
down their lines through the town of Pontypridd to connect with 
the line running from the north, owing to the opposition of certain 
frontagers at the inquiry before the Board of Trade. The Thomas 
trustees, who opposed last year, had now come to terms with the 

. Council, and had decided to allow the Council to run over their 
tramroad 30 years, thus connecting Pontypridd with Treforest. 
The County Council supported the present scheme. "The opponents 
of the order were the Taff Vale Railway and some frontagers in 
the town of Pontypridd—the tradesmen who objected to the pro- 
posed tramlines on account of the narrowness of the streets. e 
Taf Vale Railway had opposed the Councils schemes in and 
out of season last year unsuccessfully before the Board of Trade 
and both Houses of Parliament, and this year already unsuccess- 
fully before the Board of Trade. The opposition of the railway 
company was based on the ground of competition, but this, the 
counsel suggested, should not prevent the passing of the Bill. 

After a great deal of evidence had been heard, the Committee 
announced the preamble proved. 

Metropolitan Railway Bill.—This Bill came before the Chairman 
of Ways and Means for the House of Commons last week, and there 
being no opposition, the Bill was ordered to be reported to the 
House for third reading. By the Bill the Metropolitan Railway 
Companies seek powers to execute further works, to acquire 
additional land for the enlargement and improvement of Baker 
Street Station; to acquire lands adjoining the line for the purpose 
of generating electricity and for the electrical working of their 
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mndertaking and undertakings in which they are jointly interested 
with other companies. | 

North Stoffordshire Tramways Bill.—The Stoke-on-Trent Corpora- 
tion and the Hanley Corporation have deposited petitions in the 
Private Bill Office of the House of Commons, praying to be heard 
in opposition to this measure. | 

Malay and Thames Canal Bill.— A Select Committee of the 
House of Commons, presided over by Mr. A. de Tatton Egerton, 
lsst week considered the Medway and Thames Canal Bill which 
seeks to incorporate a company and empowers such company to 
constract а canal from the River Medway to the River Thames. 
Clause 39 of the Bill gives the company power to generate, trans- 
form and transmit electricity for the purpose of working the traffic 

the canal, and the locks, gates, lifte and other works and 
conveniences connected therewith, and for lighting the canal aud 
the property of the company. For that purpose the company may 
lay down along the canal and maintain and use mains, lines and 
for transmitting electrical energy. There wasa great 
deal of opposition to the Bill, but none of it was of an electrical 
character. The Committee passed the preamble of the Bill, subject 
io certain protective clauses being inserted. & 

The following Acts have received the Royal Assent :— Electric 
Lighting Orders Confirmation (No. 2) Act, 1902; Electric Lighting 
Orders Confirmation (No. 3) Act, 1902; Electric Lighting Orders 
Confirmation (No. 4) Act, 1902; Brighton aud Rottingdean Sea- 
shore Electric Tramroad Act, 1902; Derbyshire and Nottingham- 
wire Electric Power Act, 1902; Newcastle-upon-Tyne Electric 
Supply Company's Act, 1902; Manchester and Liverpool Electric 
Express Railway Act, 1902; Cornwall Electric Power Act, 1902; 
Manchester Corporation Tramways Act, 1902: Middlesex County 
Council Tramways Act, 1902; Gloucestershire Electric Power Act, 
1902; Scarborough Tramways Act, 1902; Erdington ‘Tramways Act, 
1902, 


LEGAL. 


EokEBsLRY v. Cox WALKERS. 


At Darlington County Court, on June 18th, Messrs. vox Walkers, 
electricians, of the North-Eastern Electrical Works, Darlington, 
were sued by the agent of the Rev. W. Eckersley, for £12 19s. 10d., 
damages for trespass. An injunction was also sought by the 
plaintiff The defendants hold a contract under the Corporation 
for the maintenance of the fire telephone system, and in 1894 they 
fired a wire bracket on property owned by the plaintiff. An action 
for damages was entered, but was settled by the defendants paying 
the sum claimed. By accident the trespass was repeated, 
and the defendants, on becoming acquainted with it, at once 
removed the bracket, bat declined to pay any damages. For 
the defendants it was stated that after the bracket had been 
removed they sent a man to see if any damage had been done, but 
he could find none. It was also stated that when the wires were 
sobeequently fixed they were only near one part of the plaintiff's 
premises, and that leave for wires to ctoss property they did not 
touch was seldom asked for. 

Judge TEwPLER said that the defendants hai not been given an 
opportunity of doing what any ordinary person would do. Per- 
mission, however, was nccessaty, aud defendants were liable to 
actions of this kind. Few people would bring them, but when 
they were brought the penalty must be paid. As the defendants 
bad not acted contumaciously in the face of the Court, he would 
hot grant an injunction, and as it was a case of inadvertence, only 
moderate damages, £1 and coste, would be given to the plaintiff. 


IMPROPER FENCING. 


Tanez summonses for improperly fencing, guarding and lighting 
electric light’ trenches, issued by the Broadstairs and St. Peter's 
Urban Council against the Isle of Ibanet Electric Tramways and 
Lighting Company, Limited, of 74, Cheapside, London, were Leard 
M Margate last week. The trenches had bsen cxcavated for the 
purpose of laying electric light cables, and the pr ceedings were 
taken under the Gas Works Clauses Act, 1847. For the defence it 
was orged that the trenches had been sufficiently guarded and 
lighted, aod that this was borne out by tne fact that no one had 
fallen into them, and no complaint bad been made respecting them. 
The Bench convicted, and imposed a fine of 40s. iu each case, with 
VA. Court fees, and £2 28. solicitor's fees. 


AMBLER & Sox v, THE BRADFORD CORPORATION. 


“р Court of Appeal on Monday, befure Lords Justices Vaughan- 
Dite Romer, and Stirling, the case of J. Amblar & Solis, 
ied т. The Bradford Corporation was heard оц appeal by the 
dns from an order of Mr. Justice Joyce dismis iug the action 
Midland M It this cas» the plaintiffs, carry ing on business at the 
bat ills, Bradford, as mohair aud worsted spinners, brouzbt 
5 0 Agalust the defendants to restrain the defendants from 
cling a stream called the Bradford Beck, and claiming 
jns ages for injury alleged to have been done to their 
ol ie stock by flooding arising f.om the alleged obstruction 
alleged tan. The defence was that the sluice gates which it was 
caused the obstruction te the stream, and which had been 


erected for the purpose of electric light works, were not responsible 
for the injury which had been done, the floods. being due to a 
thunderstorm of exceptional severity. In the result, their Lord- 
ships upheld the decision of the learned judge, and dismi:sed the 
appeal with costs. 


LONDON AND PROVINCIAL ELECTRIC C 5? 3TRUCTION COMPANY, 
LIMITED. 


Mr. Justicz Buck ey, sitting for the disposal of company matters 
in the High Court of Justice on Tuesday last week, had before him 
а petition by J. W. Vickers, a creditor, to wind up the London and 
Provincial Electric Construction Company, Limited. Mr. Dunham, 
for the petitioner, said his client had been settled with, and he 
asked that the petition might be dismissed witbout coste. His 
Lordship consented. 


West INDIA AND PANAMA TELEGRAPH Co., Lrp., v. CUBA 
SUBMARINE TELEGRAPH Co., LTD. 


In the House of Lords last week, before Lords Macnaghten, 
Brampton, Robertson and Lindley, this appeal was heard. It was 
an appeal from an order of the Court of Appeal affirming, with 
some variations, a judgment of Mr. Justice Farwell. Mr. Haldane, 
K.C., Mr. R. Younger, and Mr. A. F. Paterson appeared for the 
appellants; and Mr. T. R. Hughes, K.C., and Mr. W. H. Green for 
the respondents. 

The previous hearings have already been reported in the ELxc - 
TRICAL REVIEW. 

Mr. Justice FARWELL gave judgment in favour of the respondente, 
and, with certain variations, it was affirmed by the Court of Appeal. 
Hence the present appeal. 

On the conclusion of the arguments, the appeal was dismissed 
with costs. | 


- 
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CENTRAL STATION BATTERIES. 
By STATION ENGINEER. 


THE accumulator is to-day a recognised factor of economy 
in central station design. 

Much of the prejudice against batteries which at one time 
existed has died down, and, for small stations particularly, 
the importance of this portion of the equipment is un- 
disputed. 

One great incentive to changing small alternating-current 
stations to continuous-current working, has been the ease of 
supplying continuous current from the battery during the 
hours of light load, without running the plant, and with 
consequent saving. 

There are two main reasons why the accumulator has 
taken so long to become an essential in central station 
economy. The first of these is the supposed uncertainty of 
the life and maintenance of the battery ; and the second is 


_ ignorance of its management. 


For the first of these causes the battery makers have them- 
selves to blame to some extent, principally on account of 
supplying batteries underrated, and charging too great a 
sum for maintenance. The fact that batteries have been во 
underrated is to be regretted, and it has done much to 
prejudice station engineers against them. The rapid 
depreciation 1n capacity not having been under-tood, engineers 
have been surprised to find after some months’ use that the 
capacity is only a Jow percentage of that specified, and this 
results in overworkiug, consequently more rapid deterioration. 

Eugincers and accumulator makers ought to state in their 
specifications what they respectively require aud guarantee 
in capacity after stated periods of time; then the defecs of 
installing batteries too small for their work would be 
obviated. 

The maintenance of a bittery is another point to which 
accumulator makers would have done well to give greater 
consideration. The yearly inainteuauce charges have bea 
too high, yet even then there has been a loss to the battery 
people iu many cases. Aud wby? Because they have 
practically left the battery to take care of itself. instead of 
organising methodical and systematic Inspections, Periodic 
examination would have saved many batteries from ruin 
Thus where the mukers have saved shillines in ieee 
travelling expenses, &c., they have lost pounds in На i 
renew parts of or whole batteries. The number of bitterics 
now iu use 18 sufficient Lo warrant their periodie lu8pection 
aud maintenance being made a separate departmeat. With 
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a reduction of the excessive maintenance charges the number 
to be attended to would increase, and this department 
should become a paying one; the manufacturers would 
bencfit additionally by the greater confidence in accumulators 
that station engincers would have. 


We now come to the second consideration, viz., ignorance ' 


of the care of accumulators. 

One cannot go through many stations and see tbe 
number of batteries out of use, or hear of the great trouble 
they have given, without realising that ignorance of the 
management of a battery is very widespread. 

A general idea seems to prevail that a battery should do 
а large amount of work and receive little or no attention; 
and so it is neglected until the capacity and voltage become 
so low tbat something must be donc if it is to be of any 
gervice. The old maxim, “a stitch in time saves nine," is 
truer of nothing than a battery, and it will be found that if 
a battery is neglected the trouble afterwards will be very 

reat. 

3 Let us consider, then, a few points that should receive 
attention. One person should be recognised as accountable 
for the battery. If the responsibility is to be divided, it is 
advisable that each person should be answerable for a parti- 
cular section, and іп this manner each one feels his reaponsi- 
bility ; whereas, if two or three persons are jointly re- 
sponsible for the whole of the celle, none feels actually and 
personally so. In some cases there may be serious objec- 
tions to this plan, but whenever possible it ought to be 
carried out. | 

A word with .reference to the battery room. If the 
battery is recognised as an important part of the plant, why 
is it so often relegated to the place in the building which is 
considered unfit for anything else? Certainly, in new 
stations this point is receiving more consideration, but there 
are many valuable batteries in totally unsuitable places, 
The importance of space, light and ventilation cannot be too 
greatly insisted on. Can men be expected to work 
efficiently in cramped, ill-lighted, badly-ventilated battery 
rooms, when, even under the most favourable conditions, 
these rooms are unenviable places ? 

'The writer's experience with a number of batteries has led 
him to the conclusion that much of the trouble with them is 
occasioned by primary neglect and ignorance of ele- 
mentary principles. 
omission of s\stematic examination of the battery, while it 
is in good working order, not failure to try to bring it up to 
the mark when it is found to be low, The lack of know- 
ledge of the elementary principles is very striking. A short 


article giving examples of this was published in the REVIEW ` 


rome time ago. It is better to bave a labourer who does 


not understand anything of the theory, but who will attend , 


regularly to his work, than a technical man who is incom- 
petent, or neglects his duties. Probably the best arrange- 
ment would be to have a labourer to attend to the battery, 
with an assistant, engineer who really understood it to be 
responsible for it, and for the man's carrying out of his 
duties. 

It is usually the regulating cells that give the most trouble, 
and it may generally be traced to one of two causes—eitlier 
undercharge or overcharge. An unsuitable regulator may be 
one fault; another, the neglect in cutting ont cells as they 
become charged, А third and common fount of troubles is 
that when the cells are in parallel on the bas bar, a 
small amount of current is allowed to pass into the battery. 
This is thought to be a good plan; bnt a little eonsiceratiou 
will show that in this manner, though a number of tle regn- 
lators are always in circuit when tlie bittery is discharging, 
they have received less charging current than has the main 
battery, with the result that when as a whole it is being 
charged, the main battery“ comes up " first and must either 
be overcharged until the regulators are up,“ or the regu- 
lutors be left under-charged, with the too-well-known 
results, 

A case of this character recently came under the writer's 
notice. The figures for u battery were tiken for a number 
of days, and it was found that though the main Бичу had 
had more than the specified. oversharge, a number of the 
regulating cells had received charge less than they bad ben 
discharged. From experience the writer has found that one 
of the simplest and surest methods of keeping a battery iu 


By primary neglect is meant the 


order is to examine the cells for gassing ’’ towards the end 
of every charge. Should a cell not begin to gas for some 
time after the others, it should be al onre examined for 
^ shorts," and these removed; if this is done promptly, it 
will probably “соте up" all right without special 
charging. 

The charge in ampere-hours should always exceed the dis- 
charge, but only by 10 per cent. to 15 per cent., according 
to instructions, In addition a weekly milking charge given 
ata slow rate, till all the cells are gassing freely, will do 
much to k:ep the battery in good condition. A “ hospital 
Bet,” ога 'inilkcr," is also a valuable aid. The“ bospital 
eet” consists of a number of cells used for special purposes 
—often the meter-testing room—which are available for 
charging up any low cella in the battery. These hospital 
cells should be connected to a plug board, so that two, or any 
required number, can be plugged on to the B leads, 
which are in turn, clamped on to the low cells. “milker " 
is a small motor-generator, the motor side у being 
driven off the 200—250 volts station lighting mains, and 
working (direct coupled) a small dynamo giving 100—150 
amperes at 10—15 volte. 

The usual small 2-volt lamp for examining the interior of 
the cells should always be:at hand. Care should be taken 
not to allow the electrolyte to be lower than the tops of the 
plates, or the mud which falls to the bottom of the cells to 
accumulate till it reaclics and thus short-circuits them. A 
case came under the writer’s notice of a battery that gave 
considerable trouble, and it was only when several sets of 
plates had been removed that it was found to be due to the 
latter cause. 

In different stations therc are various methods of record- 
ing the work done by, and the state of, the battery. The 
records are usually taken weekly, and include the specific 
gravity and voltage of each cell ; they are valuable if they 
are studied, and not left in the record book in the office 
drawer. 

Weekly records should always be taken, and should com- 
prise, besides the voltage of the whole battery and of each cell 
and specific gravities, the figures of all charges and dis- 
cbarges, with the watt-hour efficiency and ampere-hour effi- 
ciency over the week. 

From these records the chief or his assistant can see at a 
glance what the battery js doing, and the condition of each 
cell. This weekly supervision, and the regular examination 
during every charge as previous]y mentioned, should suffice 
to keep the battery in good working order, with the maximum 
capacity and the minimum depreciation. 

In these few notes the writer has tried to indicate what, 
from practical experience with central station batteries, he 
knows to be the general causes of trouble, and to point out 
what is, in his opinion, the best method of dealing with the 
battery. Station engineers should look on accumulators and 
accumulator makers as their friends, and the prejudice against 
a part of the station that is во conducive to economy should 
cease to exist. 


REVIEWS. 


The Encyclopedia Britannica. Vols. I. and II. New series. 
London and Ediuburgh : Adam & Chas. Black. 1902. 


These are the twenty-fifth and sixth volumes of the com- 
pleted work, und if we weie to judge the whole of the additions 
from one volume, the additional volumes would be nearly us 
numerous as the original 25, for in one volume before us there 
is nothing whose initial Jetter is not A in the whole of the 808 
pages. Among other articles of interest we find Accumulators, 
Acetylene, Aeronautics, Arbitration, Aluminium and Argon. 

The information on accumulators occupies 10 pages, and 
is from the pen of Mr. Walter H. Hibbert, an acknowledged 
autbority on accumulators. The article is simple and to the 
point. Never discharge below 1:85 potential difference, 
or, on rapid discharge, 1`х volte," “ Never, if possible, leave 
cells discharged ;" give a special full charge every теп; 
такс a periodic examination of every cell; keep any cell off 
discharge if it shows signs of weakness—these and other 
axioms will commend themselves to those who know, and 
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onght to be urged on cell attendants, for bad usage is the 
hane of the secondary battery: it has also suffered much 
from orer-sangnine expectations formed of its powers, which 
are after all, limited to а comparatively narrow range of 
". | 

E subject of aeronautica is advanced to fairly modern 
due, and includes illustrations of Santos Dumont's flying 
bulion, There are also descriptions of the “ Union” of 
Ade, which was of the arched form demonstrated by 
Lilienthal as correct. It was with this type that Lilienthal 
made over 2,000 glides through the air with safety before he 
me upset bya gust and killed. i 

Under " head of Acetylene, we learn that this gas 
i liquefied at 21°53 atmospheres when at 0° C. of tempera- 
ur, and that at — 82? C. it becomes liquid at 1 atmosphere, 
the critical point being 87°, at which 68 atmospheres will 
Њуку it. Berthelot and Violle showed that if liquid acetylene 
were heated at one spot only by a platinum wire raised to 
s red best, the whole mass decomposed and gave a 
_ ишш of 71,000 to 100,000 lbs. per square inch. 
This, of course, put a stop to the liquefaction of the gas, 
though shock appeared to bave no effect in causing explo- 
ton, It appears that compression of the gas should not 
eed 30 lbe. per sq. in. At — 90° C. tbe solid form is 
sumed, > 

The article on algebraic forma will doubtless form pleasant 
reading for the mathematiciane. Beyond the articles named, 
there are few in the first volame that appeal particularly to 
- éetrial men, but the mass of general information in this 
ew volume is во large, that the whole ~ Encyclopedia 
Rritannica” may well be described as the essence of ull 
bum knowledge brought up to date. 

In the second volume, which extends on to Chi, there are 
articles on boilers, by Mr. J. T. Milton: on brakes, by S. H. 
Banister : bridges, by W. C. Unwin ; also on calorimetry, canals, 
ше, chemistry, all of which bring their respective subjects 
mere or less up to date. The second volume sustains the 
merit of the first, and also its demerits in respect of wood- 
cats, of which much cannot be said, for they are- decidedly 
po. Kill, engravings are not everything, and cannot 
qoil the value of the publication. 


Cwi Cutting by Machinery in the Uniled Kingdom. 
lollery Guardian Series of Handbooks, No. 15. By 
“ому F. WaLkEk, A. M. I. C. E. London: Colliery 
iam Company, Limited. 


This work ів a reprint of articles from the columns of the 
em tivardian, and iB of considerable interest. Un- 
3 dy the best way to study any particular class of 
Tennery Is to obtain в work dealing fully and exclusively 
ый that particular class, noting the failures and successes 
* the varios types. This work fulfils that require- 
went to a large extent. 

The author throughout is specially pleading for the 
гнета! adoption of coal-catting machinery, and fairly well 
roves a strong case for a much more extended use of 
ber drixen machinery in place of hand work, if we are 
“бете all that is said and written about superior foreign 
“pution. The same lethargy is said to have overcome 
^» eming industry which we are familiar with in some other 
110 boeinerses. The author fears Americans сап 
hin a short time compete with coal as successfully us 


1 
det 


15 pi done with corn, unless we adopt machinery to a 
„ ART extent in coal-getting. To some extent his 
Bus correct. In coal mining, as in other things, the 
à owners are loth to go in for new departures, and modern 
оаа are adopted very slowly. But there 
à Ft difference between coal and corn. The 
Ж m т can be raised every year; the conl 
wn 8 даир and every decade our quantity 
n " us esp coal is diminishing at an accelerating 
Tin uu fall modern advance, electric light, power, 
be be other advances call for more coal. The fuel 
i "lei „ a8 the working horse has been called, 
shed from the earth yearly, but the mechanical 
mmes a fuel which can never be replaced: hence 


perhaps this prospect of plenty of cheap coal from America 
is a blessing in disguise, for a time is approaching when 
our own available coal will be costly to win, even with the aid 
of machinery to the greatest extent. Coal is our raw material, 
upon which our great industries rest, and the question 
whether the prolongation of the home supply by a supple- 
mentary supply from America would, or would not, be an 
unmixed evil, is question for consideration ; the author 
seems to think that the competition in coal is tobe resisted by 
all means, but does not demonstrate any good reason therefor, 
and there is the other view, namely, if the home supply is 
inadequate and therefore costly, the foreign coal might be as 
satisfying and welcome as foreign corn; we must have plenty 
of coal and corn, or perish. 

Electric coal-cutters are treated but slightly. The diffi- 
culties with coal-cutting machinery are immense ; large power 
is required in a strong rigid machine, working in confined 
с The different advances made under most, adverse and 

iscouraging conditions by the many inventors are fully 
set, ont, and one quite agrees with the author that, one of these 
conditions should be reversed, if machinery is to have a 
chance of success. Instead of the machine inventor, or maker 
(or crank), as some scoffers call him, seeking for work for 
his machine, the colliery owners should be seeking for 
machines to do the work, and should do all in reason to 
encourage their success. 

This also applies all round in every other industry; the com- 
plaint is, that improvements have to be for years and years 
knocking at the manufacturers' door and begging for admission, 
while our competitors are eagerly snapping them up. How- 
ever, on the whole, we don't think the colliery engineers so 
lethargic as many other engineering businesses ; there is 
evidence of a considerable amount of wide-awake alertness 
among the colliery fraternity. 


Deep Level Mines of the Rand and their Future Develop- 
ment. By G. A. Denny. Crosby Lockwood & Son. 
258. net. | 
At а moment when all eyes are turned to the reopening 

of the mines of the Rand at the conclusion of the war, this 
book appears, filled with information, statistics and data 
which .sbonld enable those interested, or wishing to be 
interested, as shareholders in the newer developments, to 
form a good idea of the future possibilities. The position 
of the Witwatersrand gold mines on the outcrop of the cele- 
brated reefe, as to working and possibilities, is so well known, 
and the life of some of them now growing so short, that 
attention is being forced to the next row of mines at a greater 
depth, say, 1,000 feet, known as deep level, and there is 
to be considered the possibility of the third row of mines at 
a depth of, say, 4,000 feet, and even possibly another row at 
6,000 ft. below the surface. This book deals exhaustively 
with all the problems, mining, engineering and financial, to 
be met and dealt, with, and those interested must be referred 
to the contenta, which are not perhaps specially interesting 
to the general body of the electrical profession; but what ig 
of great importance is the fact recognised by the author 
that the power supply, particularly for pumping at 
these depths, must be electrical. lle gives an estimate for 
the pumping plant for a mine 4,000 ft. deep, coming to the 
respectable total of £107,200, a figure equal to the expendi- 
ture on many central stations of medium-sized towns. 

An interesting estimate is given by the author as to the 
probable fature output, and he calculates that by the end of 
1906 the monthly output of the Raud will be 34 million 
pounds, or £42,000,000 per annum. 

To those who are working in the direction of the power 
application of electricity in mining, we can oordially recom- 
mend tbis work. 


— —— — — 
——-— — MM Á— 


Barnstaple.—aA sy:tem of deferred payments for wiring 
has been adopted by the Town Council. A loan of £21,000 at 
3i per cent. bas been taken up for electricity purposes, 
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BUSINESS NOTES. 


Electrica] Wares Exported. 


Wan mms JUNE 25TH, 1901. | Waer supine JUNE 24TH, 1902. 


„ Value £220 Adelaide sis e 
e . 7 Alexandria es .* Ф Фе 


Amsterdam : S 144 Amsterdam .. 2 5% .. 62 
Beira.. oe ee oe в 74 Bilbao.. ee ee ee ec 181 
Bombay  .. oe - 186 Buenos Ayres v А .. 1,614 
„  Teleg. mat R 196 Уз Teleph. cable. 205 
Calcutta  .. . . 1,896 Caloutta ES "e 25 .. 691 
Cape Town 9 .. 1,868 „ _- Teleg. wire t . 1l 
n Teleg. mat . 48 Cape Town .. e^ a . 188 
Chinde "S s 4 ё 10 К Teleg. mat... .. 5375 
Christiania. Teleg. wire Ме 20 Channel Islands . es . . 181 
Colombo = - 98 Colombo vs .. 201 
Durban 25 T .. 466 ^ Teleg. mat. 451 
„ Toleg. apparatus .. 188 Durban . as © 2,936 
Fremantle .. з T .. 591 Fremantle. Teleg. wire.. .. 189 
Gibraltar és we . 1.9 Gibraltar. Telcg. mat. .. "t 15 
Halifax vs re se 71 Hong Kong .. 2 эз? .. 384 
Malta E T 26 .. 86 Melbourne .. > 405 
Mauritius. Teleg. mat. sk 41 New York 500 
Melbourne . s Vis „ 168 Perth.. “з NE 60 
ü Teleg. cable . . 1,023 Port Elizabeth .. 66 
North Atlantic. Teleg. cable .. 1,000 Shanghai я К 270 
Ostend "T T x а 50 Bydney ves ciis oa .. 2,165 
Penang 9 ie oe s 72 „ Teleg. wire 2% 160 
» Teleg. mat. .. T 26 Townsville. Teleph. cable 528 
Perth E sja zs .. 105 Wellington .. sa a 6n 
Port Elizabeth PT oe oe 18 Yokohama oe ee oo ee 488 
Port Said u n x 42 
Rio Janeiro ks de 2d 89 
hanghai : 196 
Singapore .. si se re 83 
Stockholm. Teleg. wire as 177 
Sydney oe oe oe m 26 
Valparaiso. 15 
Yokohama. Teleg. cable 6,684 
Total  .. £14,131 Total as 213,221 
Foreign Goods Transhipped. 
New York. Elec. motors. Value £169 Boulogne, Elec. cable Value £400 
Brussels. Elec. goods. ick 80 


Total .. 


Electrical Wares Exported. 
WEEK ENDING JULY 2ND, 1901. | WEEK ENDING JULY IsT, 1902. 


ee £430 


Adelaide... = .. Value £362 Adelaide я yd Value £63 
Alexandria x . a 70 T Teleg. cable e 54 
Amsterdam .. - oe .. 110 Alexandria. Teleg. mat. BYR 
Bandjermasin .. ia .. 165 Amsterdam EM E ET 37 
Bangkok " ys .. 163 Boulogne .. 140 
Bombay  .. oe bu e 25 Calcutta T T 195 
Brisbane Wa лаф oe 41 Cape Town .. ero ws . 251 
Buenos Ayres. Teleg. mat. .. 150 Fremantle .. id «d is 59 
Calcutta  .. Qu M . 215 Hamburg ns 50 169 
" Teleg. cable 454 Melbourne. Teleg. wire 1,820 
i Teleg. wire . 197 Nagasaki... T A .. 812 
Cape Toon. Я z ee 6 Shanghai. Teleg. apparatus .. 9 
40 Teleg. instruments 652 Sydney se iv as . 045 
сою T ae T "t 3251 
Copen en ee ee ee . a E 
Dope" "9 . о ee ee 841 
East London - Ex 150 
- Teleg. mat. 584 
Fremantle ee ee ee * 1 20 
Flushing y m ss 26 
Halifax ks a vs vs 44 
Hamburg .. i bs > 45 
A Teleg. mat. . 200 
Lisbon. Teleph. mat. .. 202 
Madras ive ae x 258 
Melbourne. Teleg. wire 1,275 
Perth m a T > 104 
Port Elizabeth .. E es 48 
Rotterdam. Teleg. wire И 70 
Shanghai... es des en 41 
Bingspore .. - v 202 
5 Teleg. cable .. 47,000 , 
Btockbolm. Teleg. wire. .. 99 
- Teleph. cable. 18 
Bydney T 22 T . . 1,761 
- Teleg. mat. 80 
Vancouver .. К 208 
Total T £57,746 Total £3,482 


Foreign Goods Transhipped. 


Fremantle. Elec. mchnry. Valuc £2,260 | Gothenburg. Elec. appar. Valuc £10 
Perth. Elec. mat. ee .. 486 


Total oe . £2,746 


Books Received.—* Notes on the Construction and 
Working of Pumps,” by E. C. R. Marks Manchester: The 
Technical Publishing Company, Limited, and Jobn Hey wood, 1902. 
3s. 6d. net. 


"Die Telegraphie Ohne Draht,“ by A. Prasch. Vienna: 
A. Hartleben, 1902. K. 5. 
" Science Abstracts,” No. 54, June 25th, 1902. London: The 


Feilden Publishing Company, Limited. 2s. 

* Journal of the Institution of Electrical Engineers," No. 157, June, 
1992. London: E. & Е. N. Spon, Limited. 5s. 

"Information as to Mining in Rhodesia." London: The British 
South Africa Company, 1902. 

"A Practical Treatise on Modern Gas and Oil Engines,” by 
Fredk. Grover. Third edition. Manchester: Tbe Technical Pub- 
lishing Company and John Heywood. 53. net. 

“Fire Tests with Floors.“ No.71. London: The British Fire 
Prevention Committee, 1902. 28. 6d. 


Catalogues; Lists, &c,— Tbe B. T. II. Company has 
issued new priced lists of its B.T.H.-Edison incandescent lamps. 
The Davis Ёгкбтй1їё Lamp Compamy, of 16 to 24, Morwell Streat, 
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W.C., have issued an illustrated catalogue of their incandescent 
electric lamps of various shapes and sizes, and for high and low 
voltage. 

We have received from the G.E. Company (1900), Lnurzb. a 
leaflet describing their new system of inter communication tele- 
phones (the Combat common battery system), which has been 
specially designed to bring these useful instruments within the 
reach of those who have hitherto considered such a system an 
expensive luxury, and which, while moderate in price, is of beg 
manufacture. "These telephones are entirely British made at their 
Manchester works, and the system has been patented by the com. 
pany. Besides the above-mentioned advantages, the working of 
the telephones is claimed to be exceedingly simple, for the selec- 
tion of a line and tbe operation of ringing is effected by one and 
the same movement, namely, by the insertion of a loose plug. From 
the same company we have also received a list of their “Omega” 
high insulation flexible electric light cords. 


Liquidation.—A winding-up order having been made i ^ 


against the Meyra Electric Company, Limited, on the petition 
of Mr. Bridgewater, a judgment creditor for £600, the statutory 
meetings of the creditors and shareholders were held on 


Tuesday last at the Board of Trade offices, Carey Street, + | 


Lincolu's Inn, W.C. Mr. Winearle, Assistant-Receiver, presided, : 


Ра 


and Mr. S. Myers, Mr. Moore, and Mr. Evans represented various x 


interests. The chairman reported that no statement of affairs had 
yet been lodged, but the Official Receiver was informed that the; 
unsecured debts amounted to about £1,650, and the only assets in 
the estate were book debts of the face value of £600, and expected | ` 
to yield £400. The company was registered in September, 1900, 
with a capital of £10,000, to acquire and work an invention for im- 
provements in galvanic batteries, and to acquife certain letters | 
patent which were to be granted to Mr. Paul Meyer. The purcbss ` 
agreement provided for the acquisition from Mr. Meyer of all his K. 
rights in the invention and letters patent; also of the trade mark 

“ Meyra,” and the secret process to drive the batteries. The con- 
sideration was £14,993, to be eatisfied as to 49,993 in fully paid 
shares, and £5,000 in ^ per cent. debenture bonds, which charged | 
all the assets of the company. It would thus be seen that, with 
the exception of the £7 signatories’ shares, the whole of the ' 
capital was allotted to the vendor, who was appointed, in addition, 
to the post of managing director for five years, at a salary of £250 
per annum. Mr. Meyer entered into an agreement with Me. 
Cobbett, the promoter, to hand over to the latter, or his nominees, 
£4,993 shares in consideration of that gentleman registering tbe 
company and indemnifying Mr. Meyer against all charges and 
expenses relating to the registration, and for other services. In 
November, 1900, Mr. Meyer was granted six months’ leave of, 
absence, and in the following June a further absence of 12 
months was allowed him, Mr. Bridgewater filling the vacant 
post. At the date of the formation of the company, Mr. Meyer was: 
carrying on business as a dry battery maker at 75, Newman Btreet, 
and on the registration of the company this business was transferred 
to the compauy’s premises at York Road, King's Cross. The stock 
was taken at а valuation, and the company undertook to satisfy the | 
debts of the business. On November 24th, 1900, an extraordinary | 
general meeting was called to consider the question of working į 
capital, the idea being to iesue £2,500 debentures to rank part passu 


with the £5,000 bonds which had been previously issued to the 


vendor. No action was taken at tbat meeting, and Mr. Bridge- 
water alleged that Mr. Cobbett was to provide the necessary work- 
ing capital. The latter gentleman, however, disputed that asser- 
tion, although, as a matter of fact, he made advances to the 
company from time to time. F uding asettlement of that question 
Mr. Meyer refused to transfer .ae patents or to disclose the secret 
process, and consequently the purchase by the company bad never 
been effected. The failure of the company was ascribed to the 
absence of working capital. A resolution was passed for the 
liquidation to remain in tbe hands of the Official Receiver. 


E.L.B. SNystem.— Whilst the English company was 
busily engaged with Coronation requirements on this side of tbe 
water, the Freoch company was attending to the equipment of 
several of the visitors to our Naval Review, as, for instance, the 
French cruiser Montcalm and Baron Rothschild’s splendid yacht. 
The French company is now busily occupied with preparations for 
the Government and Municipal celebrations of July 14th, baving 
only recently completed the arrangements of the great {сіе at 
Neuilly. ' 

We are iuformed that, in most cases, instructions have becu 
received by the E L.B. Company to keep the Coronation illumina- 
tions in position with the hope that they may be utilised on the 
recovery ofthe King. Among the large pubiic buildiogs equipped 
on tbe E.L B. system where this has been the case, is notably the 
Stock Exchange; and the lighting on the company's system at 
Westmiuster Hall remains untouched until further notice. 


For Sale.—The Coventry E.L. Committee is offering for 
sale a 100-B.H.P. Fowler horizontal compound engine. See our 
advertisement pages to-day. 

Messrs. D. Huddleston & Co. will, on August 14th, sell various 
machinery and plant at the Ballsbridge aua Clontarf depót of the 
Dublin United Tramways Company, comprising W.T. boilers, 
engines, generators, motors, economisers, &c. Some particulars are 
given in our advertisement pages. 


Spain.—A company has just been formed in Madrid to 


establish works for the manufacture of electric lamps iu accord- 
ance with the patents of Signor Bernardo Cabanas, a military 
engineer. The works will have at йге a capacity of 500 lamp: 


per day. 
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Coal Consumption of Boilers, —The question“ What 
ош coal consumption?” is repeatedly being asked in every 
ess d hting station in the world, except those ia which energy 
ее ted by methods other than the consumption of that form of 
с Colonies, from America, Germany, France, and 
otber cocntries the same question is always rising, and the illus- 
tration shown below gives a good idea of how this question can be 
stistsctorily answered. Each boiler with its double flue and auto- 
matic stoker is supplied with an automatic scale fixed beneath the 
соз! bunker, and jast as fast as the mechanical stoker requires the 
ma esch scale automatically registers the quantity passing 
nit, To automatically weigh material is bv no means a new 
idea; in fact, upwards of 1,500 of the "Avery" scales alone are 
working, but to weigh coal under conditions guch as these is à new 
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in the crank chamber, is connected by a 2- in. main drain pipe to a 
500-gallon settling tank below the floor line. i 
let valve the oil flows into the settling tank; the crank chamber is 
then flushed out with a fire hose, and a three-way tap fixed on the 


On opening the out- 


settling tank is shut off from the tank, and opened to the main 
sewer. Another 500-gallon tank is placed in the upper part of the 
station, with three filters on top of it; this tank is kept nearly full 
of filtered oil, and has a partitioned wing for new oil. When the 
engine is emptied and wasbed out, the 1j-in. main pipe from the 
filtered-oil tank is opened, and the oil rapidly fills the engine bed. 
The process of emptying out the dirty oil, washing out the bed, and 
filling up with filtered oil, can be done by one man in about two 
hours. The oil in the settling tank is conne: ted to the filters by an 
electrically-driven oil pump, which draws the oil from the settling 
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Coat CONSUMPTION OF BoILERS. 


. departure, and is the result of many years’ experience. The accuracy 


ewithis { Ib. in 1 cwt, and that is quite near enough for the 
"iumments of a power station. The particular advantage of the 
wales perhaps lies in the fact that the consumption of coal on 


5 Whüft is entered in the log, and thus comparisons in the working 
ati Я 


а тегу important character can be made. Most electric stations 
with overhead coal bunkers can be fitted with these machines. It 
is interesting to Know that in America one large station is to be 
&mipped with 48 of these scales, and a still larger station with 
3) vales, for in the States they are just as much alive to the necessity 
ol weighing their coal as we are in this country, where a large 
umber of stations are being equipped. Full particulars can be 
"me from the makers, W. & T. Avery, Limited, Soho Foundry, 


Lightning Disaster.—It is reported from Madrid that 


à dinster bas occurred at Allariz, in the province of Orense. Duripg 


‘thunderstorm lightning destroyed a church, while mass was being 


Twenty-five persons were killed and 30 injured. 


Outings—The employés of the London Electrical 
Company, Limited, had their annual outing on Saturday 
‘pending a very enjoyable day at Margate. We understand 
"Us firm is во fall of orders that it has had to add to its 
Fus at Roberts Works, Hampstead Road. 
de ame, Scott & Co., Norwich, gave their employés, to 
umber of 100, their annual outing on Saturday at Southwold. 


Rao An pro, osed to instal in the Caucasians a 
ment vy electricity of manganese ore, which is 
Ye abundant in the dis тїй. d ESO 
sarl, Electricity Works.— We have received the 
yor pon еск Mr. W. Fox, of Patricroft :—" Having noticed 
ted a the Bal иен of the various mechanical appliances 
hu attention tà Corporation electricity works, I wish to call 
rd he vil-filtering apparatus, &c., fixed by me. These 
ck and ine of dealing with the crank chamber oil in a very 
ей ag manner, as will be seen by the following 
i engine, which contains about 200 gallons of oil 


tank through a floating suction valve, thus only taking the best of 
the oil, which can be seen through a water gauge, and delivering it 
into three large fiiters through g- in. bore taps, one over each filter, 
which has a filteriug surface of about 10 sq.ft. These filters are 
all connected to each other, so that in case one chokes up, it over- 
flows into another one, thus throwing double work on the latter, 
and vice versd, until all three become choked, when the oil overflows 
into the float box, and automatically stops the pump." 


Shoreditch Electricity Works.—In our recent descrip- 
tion of the above-named works, we omitted to mention £hat the 
Ayrton & Mather voltmeters were made by Messrs. Nalder Bros. and 
Thompson, Limited. 


Small Lighting Sets.—Messrs. Reavell & Co., Ltd., 
have issued a circular of the small lighting sets which they are 
introducing for a number of purposes, such as yachts, tugs, 
laundries, small workshops, quarries, &c. These sets are made in six 
sizes, and have an output varying from 13 to 150 8-c.P. lamps, or 
their equivalent, and should be invaluable to all small users who use 
steam and require light, and have not hitherto found a sufficiently 
inexpensive plant. The whole set is self-contained and of simple 
design, thus rendering it possible for anyone of ordinary skill to 
erect and have it running in a few hours. The sets are ex- 
tremely light, take up very little room and are inexpensive. 


Traction Telephones.— In our recent article on the 
Cardiff electric tramways seference was made to the complete 
system of telephones provided on the various routes. We regret 
that due credit was not given to the General Electric Company 
(1900), Limited, for the manufacture of the apparatus on their 
special system. The same system, we understand, has been 
installed on upwards of 50 electric tramways, including Newcastle, 


Salford, and Oldham among the most recent. 


Trade Announcements.— The Universal Electric 
Sapply Company have opened a head office and warehouse at 60 
Brook Street, C. on- M., Manchester, to which address all com: 
munications should be sent in future 
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The offices ofthe Baker Street and Waterloo Railway have been 
removed to Hamilton House, Victoria Embankment, E.C. 

From July ist the Manchester office of Dick, Kerr & Со, 
Limited, will be removed from Prudential Buildings, 78, King 
Street, to the Northern Assurance Buildings, Albert Square, 
Manchester. 

The Paris house of Ludwig Moser & Fils will hold an exhibition 
in London at the Manchester Hotel, Aldersgate Street, E.C., from 
July let to 11th. The exhibition will include a rich assortment of 
all products of their Karlsbad glass works. Mr. G. Moser will 
attend. 

It is intended that the name British Insulated Wire Company, 
Limited, shall shortly be altered so as to e:nbrace the characteristics 
of both the B. I. W. and Telegraph Manufacturing Companies. 


Vicars’ Stokers.— We understand that Messrs. T. & T. 
Vicars have secured through their agent, Mr. R. B. Howatson, of 
Glasgow, an order from the Glasgow Parish Council, for their 
Stobhill Hospital, for five paira of their mechanical stokers suitable 
for Lancashire boilers. The Glasgow Parish Council will now have 
some 30 of these stokers at work. 


ELECTRIC LIGHT AND POWER NOTES. 


Bath.—With respect to the application of the T. C. to 
borrow the sum of £25,000 for new works, the L.G.B. sanctioned 
the borrowing of £11,196 required to defray excess expenditure on 


works in respect of which loans had been sanctioned by the Board, 


and the cost of other works already executed. With regard to the 
remainder of the application, the Board deferred decision until 
they had been furnished with further particulars. The Committee 
recommended a special proviso in the ‘contract with Messrs. Dick, 
Kerr & Co., entitling that firm to a payment of £30 a day for 13 
days if they delivered the work by September 7th. 


Birkenhead.— The Electricity Committee has revised 
the scale of charges for power and heating, the new scale being, for 
supply within the borough, 240. per unit for the first 500 unite; 
2d. per unit for every additional unit up to 1,500; and 14d. for 
every unit beyond. 


Bolton.—Sanction to raise a loan of £124,030 for 
electric lighting purposes has been received by the T.C. from 
the L.G.B. 

The salary of Mr. W. J. Baker, assistant fittings superintendent 
in the electric light works, has been increased to £120 per year. 


Bridgend (Glam.).— The U.D.C. has decided to charge 
5d. per unit for the supply of electricity for lighting. 


Bury.—In his annual report, Mr. S. J. Watson, manager 
of the electricity works, states that the number of consumers con- 
nected during the past financial year was 51, with 6,108 8-c.P. 
lamps, making a total to March 31st, 1902, of 305 consumers and 
24,668 lamps. The units sold during the past year were 323,337, as 
compared with 261,247 for 1901. "The output had inereased by 
62,090 units, or 23 per cent. The capacity of the works remained 
at 14,600 8-c.p. lamps alight at once. This would allow about 
30,000 8-0. . lamps to be connected to the mains. Thirty-four arc 
lamps are now in use in the principal streets. Seventeen incan- 
descent electric fittings, each consisting of two 8-0.р. lamps, had 
been fixed in existing gas lanterns. The total motora now on hire 
equal 1174 н.р. For motor and heating purposes 59,773 units had 
been supplied, compared with 24,471 units for the previous year. 
Number and horse-power of motors to March, 1902, 48 motors, 
equal to 187 H..; generating costs, £2,664, equal to 1:974. per unit; 
interest and sinking fund, £2,609 ; total cost, £5,273, equal to 3:91d. 
per unit; lose, £159 ; revenue, £5,114, equal to 3°79d. per unit. The 
gross profit is £2,450, compared with £1,650 for the previous year. 
Interest and sinking fund charges had increased from £2,307 to 
£2,609. The result was a loss of £158 on the year's working, com- 
pared with a loss of £657 last year. The total outlay is now £51,126. 
Additional borrowing powers will shortly be required to carry out 
extensions of the lighting cables, and for motor hiring purposes. 


Chichester.—The City Council on June 20th decided, 
subject to a satisfactory agreement, to transfer its electric lighting 
order to the Sussex Electrical Power Company, which has just laid 
down plant at Lewes. The Council's terms are that the company 
shall repay the Corporation the £300 incurred in obtaining the 
order; that the company shall forthwith proceed to carry out 
electricity works in the city ; that the Council have option of purchase 
by valuation as & going concern at the end of 14 or 21 or subsequent 
years; that 3d. per unit be charged for public lighting, and 240. per 
unit for private consumers over and above a atipulated quantity 
each quarter. | 


Ceylon. — Indian Engineering recently stated that a 


special electrical engineer was to be engaged from England by the | 


Ceylon Government and the Colombo municipality combined.’ 


- Qovéntry.—The T.C. has resolved to sell one of the old 
generating sets, and to put a set of 1,000 H.P. in ite place. 


Dublin.—At the meeting of the Lighting Committee 
recently, Mr. Hammond's report of the progress of the electric 
lighting works showed that during the past fortnight nearly 9,000 
yards of cable had been laid, bringing the total length of cable in 
connection with the new electric lighting system laid up to 
Saturday last to 128,000 yards. At the Pigeon House the walls are 
now within a few feet of the roof level, and the chimuey shaft is up 
to a height of 66 ft. The building work on seven of the sub-stations 
throughout the city has been completed, and satisfactory progress is 
being made with the manufacture and delivery of the generating 
plant. 


Dewsbary.—A L. G. B. inquiry is to be held on July 
9th into an application of the Corporation for sanction to borrow 
£10,000 for the extension of the electricity works, necessitated by 
the supply of energy to the B. E. T. Company. : 


Ealing.— The report of the electricity department for 
the year ending March 31st, shows that the total number of con- 
sumers was then 991, with 45,448 8-с.р. lamps—an increase of 24 per 
cent. The average price per unit obtained was 5°61d., and the 
total revenue was £14,741. The output was 705,786 unite, an 
increase of 17 per cent. The gross profit was £6,558, and the net 
profit, after paying interest and sinking fund charges was 
£420 10s. 11d. 

The T.C. has resolved to apply for leave to borrow £10,000 for 
electric lighting purposes. 


Finchley.—A L. G. B. inquiry has been held in respect 
of the applicatión of the U.D.C. for leave to borrow £35,000 for the 


. first portion of the electric lighting scheme. Evidence was given 


in opposition to the scheme on bebalf of the ratepayers, the Finchley 
Rlectric Lighting Company, Limited, and the North Metropolitan 
E. P. D. Company, the last offering to supply electricity at. 31d. per 
unit, and to give the Council power to purchase in 14 years or less. 


Halifax, — The Tramways and Electricity Committee has 
decided to complete the alteration of the supply of electricity from 
alternating to direct current at an estimated cost of £2,712. 


India.—An Indian exchange says that, in addition to the 
sanctioned estimate of Rs. 50,000 for lighting the Government Press 
at Madras with electricity, farther estimates for lighting St. George's 
Cathedral, the General Hospital, and Government House, Ootaca- 
mund, with electricity, amounting to about 14 lakhs, have been sub- 
mitted for sanction. 


Isle of Wight.—The I. of W. Electric Light and Power 
Company has approached the East Cowes U.D.C. on the question of 


public lighting, and suggests a five years’ agreement. The matter 
is being considered by a committee. | 


Italy.—Messrs. Brisschi, Tinzi & Co., of Milan, have 
applied for a concession for a hydro-electric station, of 1,625 H.P., 
on the Isorno torrent, which is situated in the territory of Monte- 
cretese, and which has a head of water of 304770 metres. The cost 
of the undertaking is estimated at about 110,000 lire. 


Kingston-on-Thames.— The following questions are to 
be put to an expert whom the President of the Institution of E.E. 
is desired to nominate :—(a) Regarding the advisability of increas- 
ing the price of energy from 6d. and 4d. to 8d. and 3d. ; (b) as to 
the policy of extending arc lighting in the streets, and the relative 
advantages of arc and incandescent lamps; (c) as to the correct 
principle of allocating the cost of street lighting; (d) as to the 
provision of additional plant as recommended by the borough elec- 
trical engineer; (e) as to a modification of the existing high pressure 
alternating system ; (f) as to a possible reduction in the cost of 
production. 


Llanberis.— The Gwyrfai D.C. has received a letter from 
Messrs. Carter, Vincent & Co., on behalf of Mr. Assbeton Bmith, 
begging the Council to support an application which Mr. Assheton 
Smith intends making for a provisional order to provide electric 
works for the parishes of Llanddeiniolen, Llanfairisgaer, and & 
portion of Llanberis, with a view to supplying the districte lying 
between Port Dinorwic and Llanberis with electric power. The 
intention is primarily to supply the great quarries of Dinorwic, of 
which Mr. Assheton Smith is the owner, with electric power; butit 
is intended alsoto enable the quarry villages named to benefit by 
the proposed scheme. After some discussion the Council resolved 
to support the application. 


London.—L.C.0.—The Finance Committee has oon- 
sidered and,approved'an application from the Islington Borough 
Council for; sanction'to che, borrowing ct £8,630 for the extension 
of electric lighting in the borough. | . 

The Highways Committee of the L.C.C. states that the Lewisham 
and District Electric Bupply Company intends, in conjunction 
with the Blackheath and Greenwich District Electric Light Com- 
pany, to apply in the next session of Parliament for powers which 
would practically amount to an amalgamation of the undertakings 
of the two companies, so that the mains laid by the first-named 
company will be swpplied with energy from a generating station 
belonging to the latter compeny. 
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Hacxwry.—The M. BC. has been in negotiation with Mesars. 
4 Smith as to the supply of electricity for power and 


Staple ; 
Wing for their new factory in Sylvester Road. It was decided 
to offer the firm the following terms: — For lighting, 4d. per unit, 


for at leat 30,000 units per annum; for beating and power, lid. 
per unii проп a consumption of not less than 210,000 units per 
annum for the first year, and 250,000 units per annum for the 
second and subsequent years. Should the minimum not be 
reached in any one year, the charge for that year to be that in 
fore for ordinary consumers of the Council for power and heating 


Srrpxrr.—Tbe accounts of the first 15 months’ working of the 
Stepney electric light undertaking show that up to the end of the 
period under review the capital invested in the works was £109,000. 
00 the 15 mopths working there was a loss of £2,743, while a 
balance from the next year's working of £2,034 is available towards 
the extinction of this loss. The consumption of electricity is 
growing at the rate of 400,000 units per annum. 

WootwicH.—Tbe M.B.C. has resolved that application be made 
to the L.C C. for sanction to the loan cf £101,000, required for the 
purchase af the Woolwich District Electric Lighting Company’s 
nodertaking. 

Halaga.—We understand that the Malaga electricity 
works are about to lay down a complete installation of direct cur- 
rent plant in addition to their high tension system, which will in 
fature serve only for the outskirts of the town, the cables to be of 
English make, but the engines and dynamos to be American. We 
zudentand that the orders are not yet given out, and we hope that 
English works will at least have an opportunity to tender. 


Medoinsley,—The Parish Council has received a letter 
from the Consett Iron Company, Limited, with reference to the 
Conecil’s application for electric power for lighting about 30 lamps 
ia the neighbourhood of Medomsley, intimating that they are pre- 

to enter into an agreement for this purpose similar to that 
now existing between the Council and the company. 

Northtleet.—By 10 votes to 1 ће U.C. has decided to 
obtain offers for the purchase of its electric lighting order, a3 
the Council has no inteption of putting it into force. 


Pontypridd.—The Council has resolved that Mr. Wilson, 
electrical engineer, be instracted to proceed at once with the small 
electric generating plant, which the Council has resolved to erect in 


connection with the dust destructor. | 
sheffield.—The electric light enterprise has done well 


tine it came into the hands of the Corporation. There were 688 
entomers in 1898; in March last year the number had risen to 


1434, and the number of lamps installed was 130,892. The orders 


received during the last year represented an addition to the supply 
equivalent to over 22,000 8-c.P. lamps. Last year's accounts show 
that after paying all charges, a sum of £5,604 1s. 114d. remained, 
making, with a previous surplus of £6,294 68. 54d., a total available 
of £11,598 8+ 5d. The income from all sources during the year was 
£3,931 Os. 54d., and the expenditure £13,585 14s. 10d., leaving a 
prom profit of £26,245 5s. 74d., out of which £20,641 Зв. 8d. had to 
be paid in interest and sinking fund. A great deal of new 
machinery bas been installed during the last 12 months, for power 
м well as lighting purposes This branch of tbe business is to be 
rreatly developed by the erection of a new power station at Neepsend. 
The eapital expenditure of the concern up to the present amounts to 
£338,501 178. 7d. 


Shipley —On 25th nlt.. shortly before half-past nine, а 


loud report wss heard in the Market Place, and the heavy cover of 


a connection box over the electric lighting cables was displaced. 
Two young women were passing over the spot where the disturbance 


took place, and they both received injuries of a more or less serious 
character. | 


Spain.— The Spanish Ministry of Agriculture has 
lstely published а report on the electric lighting undertakings in 
Spain, from which it is learnt that at the beginning of the current 
year there were 859 central stations in the country, of which 648 were 
mpplying current for public, and 211 for private lighting. Gerona 

the list of provinces.with 59 plants, followed by Vizcaya with 
M, and Navarra with 47. The oldest central station is that at 
Santa Catalibs (Baleares), which was established in 1878. It was 
not, however, until 1889 that the great development of electric 
in Spain teok place. For public lighting, 87,112 incan- 
descent, and 1,470 arc lamps are in use in the country; while for 
pins lighting there are 1,237,836 incandescent, and 2,819 arc 
peemployed. Madrid naturally heads the list with the largest 
sumber of lamps, Barcelona coming next. 


Stamford.—The second engine set was switched on at 
the Stamford electricity works of the Urban Electric Supply Co., 
Lid. on Saturday last, by Mrs. Milne, the wife of the resident 
coginger, Although the works only commenced supply three 
ue ago, applications for nearly 6,000 lamps have been 


Streiſord.—At a meeting of the U. D. C. on Tuesday 
тешр, it was decided t> accept tenders for steam-raieing plant, 
25 ; eam generatore, condensing plant, &c., £5,619; and ser- 

œ maing, £9,682. A member stated that now the official sanction 

given for the borrowing of capital, the Council would 
aed with the work of construction. He hoped that the township 
iic eno not have to wait a longer period of time than 
| ane surrounding Manchester for the provision of 


The L.G.B. has sanctioned the borrowing of the sum of £54,000 by 
the Council for electricity works. The generating station will be 
commenced immediately. - 


Sudbury.—The L. G. B. has refused to sanction the 
T.C.'s application for a loan of £12,000 for electric lighting, the 
margin of borrowing powers available being insufficient. 


Swansea.—The Swansea Gas Company have resolved, 
since the Corporation has gone in for electrically lighting part of 
the town, to henceforth place the street lighting on the same basis 
88 privat3 lighting. 


Taunton,—The extensions of the electricity works, which 
are carried on by the Corporation, were inaugurated on 93rd inst. 
The additions consist of a 500-11. P. Babcock & Wilcox boi'er, con- 
densers, a 250-K w. alternator, and a motor-generator. In addition 
to these extensions to the lighting plant, there have also been laid 
down one new engine and two 125-K w. generators, thus bringing the 
capacity of the station to 1,600 н.р. Additions have also been 
made to the switchboard, and new offices have been built. The total 
cost is £18,000. The consulting engineer was Mr. E. Manville, of 
Messrs. Kincaid, Waller & Manville, and the contractors were 
Messrs. Babcock & Wilcox for the boilers and steam pipes, and the 
British Thomson-Houstcn Company for the engines and dynamos. 
The engineers and contractors entertained the members of the 


Corporation and others to a banquet. 


Tien Tsin,—A company has just been constituted at 
Brussels under the title of the International Lighting and Tramways 
Company (Tien-Tsin), for the purpose of ccnséructing a system 
of electric tramways and supplying electric light in the town of 
Tien Tsin, as well as undertaking various other electrical 
projects. 


Truro.—The T.C. has received an offer for the installa- 
tion of electric light iu the city from Messrs. Crompton & Co., Ltd., 
with the option of the Council purchasing at a later period. 


Turkey.—An electric power plant is being put down at 
the Mandjilik lignite mines of the Société des Mines de Balia- 


Karaidin. 


Waterford.—The Corporation has decided to abandon 
the electric lighting scheme, the estimate for which was £38,000. 


West Bromwich, —The first annual report of the Cor- 
poration's electrical undertaking shows that up to March 31st this 
year there were 62,894 units supplied to consumers. The maximum 
load on the station occurred on December 20th, 1901, and amounted 
to 122 Kw., equal to 83 per cent. of the total number of lamps. The 
total cost per unit sold in the 10 months’ working was 448d. The 
total length of mains laid to date was:— Feeder, nearly 6 miles; 
distributor, 414 miles; pilot, 23 miles. The whole of this cable, 
except the pilot, had stood a pressure test since being laid of 2,000 
volts between conductors for one hour. "This voltage is eight times 
the working pressure of the cable. 'The total number of consumers 
wired by the department was 50, representing 3,208 8-c.P. lamps, ov 
66 per cent. of the total number of lamps connected, and an outlay 
of £1650. On the 10 months’ working there was a deficienoy of 


£1,403, 


Worksop.— The price of electricity for motive power 
has been reduced by the U.D.C. from 2d. to 14d. per unit. 


Wrexham.—The T.C. has applied for sanction to 
horrow £11,000 for machinery, &c., in connection with the exten- 
sion of tbe electricity supply department. The Corporation has 
also consented to the request of the Electric Tramways Ltd., to the 
B.T. for extending the time for the completion of the tramways for 


six months after August 1st, 1902. 


* 


ELECTRIC TRACTION NOTES. 


Manchester.—A significant incident occurred last week 
at a meeting of one of the local urban district councils near Man- 


' chester. A letter had been sent by a committee in reference to 


certain improvements which they thought desirable at the suburban 
station, but the reply received from the local railway manager is 
that, until it is ascertained to what extent the new electric trama 
will affect the passenger traffic, һе cannot accede to the application. 
Meantime, the namber of passengers carried locally on the electric 
trams continues to increase by “leaps and bounds." 

In consequence of the favourable bulletins issued in regard to the 
King's health, the illuminations of the Town Hall and other muni- 
cipal buildings in Manchester took place on Friday and Saturday 
evenings. A novelty, which attracted considerable attention, was 
an illuminated electric tramcar, which travelled over the principal 
lines of the Manchester system. Indeed, the large part played by 
electricity in the illuminations in both Manchester and Salford was 


noteworthy. 
(Continued on page 25.) 
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NEW EQUIPMENT OF THE LIVERPOOL 
OVERHEAD RAILWAY. 


Охе of the most important and essential advantages of elec- 
tric traction on railways lies in the increased acceleration 
rendered possible thereby. A notable advance has recently 
been effected on the Liverpool Overhead Railway by means 
of a new type of equipment, supplied by Messrs. Dick, Kerr 
and Co., Limited. It will be remembered that the Liverpool 
Overhead Railway was the first elevated line in the world 
operated by electricity, and was originally equipped some 10 


qune 


о 


& 


zu * — — — — + 


+ 
n ©. us n0, 
5 Se 4 mies on vtt 
oa 5 | | ; Toyan wie трчи, 
9o 


422 52 *e 


са so 5€ 
Tima SAU 


Fic. 1. 


years ago. The total length of the line is a little over 6} 
miles, with double track and a third rail feed, and 
rail return, operated by direct current at 500 volts. The 
trains are made up of two or three carriages, the larger 
trains weighing about 55 tons. With the old equipment 
the entire distance was run in 32 minutes, including 16 
stops, or practically at a scheduled speed of 124 miles per 
hour. This requires a minimum of 14 trains running at 
5-minute intervals to cope with the traffic. 

Some 12 months ago, however, it was decided to experi- 
ment with a new equipment, in order to ascertain what 
acceleration could be obtained, and Messrs. Dick, Kerr and 
Co., Limited, entered into a guarantee to run the whole 
distance, including 16 stops of 12 seconds, in 20:9 minutes; 
in other words, to improve the scheduled speed from 124 to 
nearly 19 miles per hour. The weight of the train, includ- 
ing 154 passengers, was 55 tons. A most careful series of 
eluborate tests and trial runs was made by Mr. Cottrell, the 
engineer-in-chief of the Liverpool Railway, assisted by Mr. 
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Mallock, and it was clearly demonstrated that the new train 
would make the journey easily under 204 minutes. The 
acceleration curves obtained from tbese trials are shown in 
fig. 1. From these it will be seen that the acceleration reached 
4:2 ft. per second per second, or nearly 3 miles per hour per 
second, tbe average acceleration being well over 1 mile per 
hour per second, thus enabling the train to cover the 2,110 ft. 
between the stations in little over 1 minute, including 
starting and stopping. This rapid acceleration 1s possible 
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owing to the excellent commutation of the motors, which 
do not spark even when carrying 300 or 400 amperes; 
that is, three or four times their normal current. During 
the acceleration of the train in the series position of the con- 
troller, each motor is carrying a current of 300 amperes, as 
shown by the curve. The curves also show the perfect action 
of the brakes during the retardation of the train. The 
negative acceleration reached 4°75 ft. per second per second, 
which is probably near the practical limit in actual 
service. The diagrams of current and pressure at the motors 
are recorded, and are of interest in determining the power 
consumption at different parte of the run. Fig. 8 shows one 
of the new trains complete. 

The frequent stopping of trains running at high schedule 
speed will consume from 120 to 150 watt-hours per ton- 
mile. If, however, the stops are far apart, the watt-hours 
required are from 90 to 100 per ton-mile. In the experi- 
ments recorded the watt-hours consumed were 137 per ton- 
mile, or about 6°35 Kw.-hours per train-mile run. The 
results of the new accelerated service are shown in the 
following table. In consequence of the successful issue of 
these tests, the Liverpool Overhead Railway Company have 
instructed Messrs. Dick, Kerr & Co. to re-equip the whole of 
the rolling stock. 


RESULTS ON THE LIVERPOOL OVERHEAD RAILWAY. 


————— — — 


— Old system. 


| Accelerated service. 
| 


Mean speed 


124 miles (20 km.) | 19} miles (31 km.) 
Number of stops 16 16 


Mean time at stations ... ' 11 seconds 11 seconds 
Mean distance between ` : 
stations ans к 729 yards (666 m.) 729 yards 
Watt-hours per ton-mile 110 | 137 
Acceleration 1:6 ft. (0:44 m.) 3 ft. (091 m.) 
r sec.? | per sec.? 
Retardation 3ft.(091 m.) 48 ft. (1°26 m.) 
: per sec.? | per sec.? 


Hach of the new trains is to be fitted with four 100-H.P. 


railway motors, designed by Mr. S. H. Short, and built at 
the works of the English Etectric Manufacturing Company, 
Preston. | 

The performance of these motors is shown in the efficiency 
curves, fig. 2, these having been made from actual measure- 
ments taken from one of the motors during the experimental 
гип. The efficiency is unusually high, being practically 
93 per cent. at the full load of 75 kw. Their weight is 
4,200 lbs., or only 42 lbs. per H.P., which is a point of con- 
siderable importance in keeping down the dead-weight of 
the train. 

The new motors are completely enclosed in a cast-steel 
shell, forming a fire and waterproof casing; this shell also 
serves to form the magnetic circuit of the fields and to 
support the armature and axle bearings. The only opening 
in the motor casing is over the commutator and brushes; 
this is, however, securely closed by a hinged lid fitted with 
fastenings, as shown in the photograph, fig. 5. 

The motor frame is divided on the horizontal plane, the 
upper half being removable, leaving the lower half supported 
on the car axles and the nose suspension. In this way the 
armature and fields can be easily uncovered for inspection 
and repair, without entirely dismantling the motor. This 
method of opening the motor is just the reverse of the tram- 
car motor, where the lower half of the frame is let down 
into a pit for inspection of the interior; this would not be 
practicable with motors of such great size. 

The interior of the inotor frame is provided with four 
laminated steel pole-pieces, each with its own field spool, 
held in place by large bolts passing through the outer shell. 
The field spools are made of copper ribbon, about 2 in. 
wide, wound with asbestos and mica strip between the 
layers and insulated outside with mica and asbestos com- 
bination boxes, held in position by means of heavy braided 
tape. The complete coils are treated with a waterproofing 


insulating compound and thoroughly baked. The same 


number of turus of copper ribbon is put on each pole, &0 
that a perfectly symmetrical field is produced, in which the 
armature revolves, 

The armature is ironclad, the copper bars with which it is 
wound being let into deep slots (fig. 4). Each coil in the arma- 
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made with only one turn, and without joints, except 


1 


be commatator. The insulation of these coils is also 
ged largely of mica and asbestos, treated with a special 
ating varnish, taped and baked. Тһе coils are all alike 
| interchangeable, so that injured ones may be replaced 
th ease. Ample ventilation is provided for the interior 
the arm ture core, and air ducts leading to the surface 
4 in keeping up a good circulation. The high-grade 
sal from which these cores are made ensures low hysteresis 
es, ani the thorough insulation of the laminw from one 
ther pre ents the formation of eddy currents. 
"he commutator is very large, and has many bars, render- 
‚ the commutation perfect, even with double the normal 
Ton the motor. The brushes are in two sets at the top 
hecommutator, with two brushes in each set. No sliding 
ots are permitted to carry current, each brush being 
d with a brass clamp which moves with it, and a flexible 
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The complete equipment weighs as follows :— 


Motor TT 5% . 3, 915 lbs. 
Gear T iid were 260 „ 
H msing - аа Y 140 „ 
Links... а р Y ИР 
Key ... иб sh РЕР E 
Total... Te 4,387 Ibs. 


— 


or including gears, gear housing, «c., complete, only 43:8 
lbs. per horse-power. 

The motors are journalled at one end to the driving axle, 
and spring-supported on the bogey frame at the other end. 
This method of suspension relieves the permanent way of 
severe shocks at the rail joints and cross-overs. The motors 
are carried on the two end cars of the train. The controlling 
mechanism is in many respects similar to the series-parallel 


Fig. 3.—Nerw Thats on LIVERPOOL Ove HEAD Runwaj 


ү 
T 
als 
1 
ing | 
a; 
ith 
he M 
el 
be braided ribbon of copper, connecting it directly with the 
Ж brush-holder supports and main cables from the controllers. 
j The efficiency of the motor is well over 90 per cent., as 
i shown by the characteristic curves of the machine. The 
. temperature rise, after one hour’s run at full load, is far below 
: the standard of 75° C., being as follows :— 
f Commutator "m - ox D MC) 
| Ar mature "EE Cui 
| Fields... © кй m oq TN 
| Pinion bearing 108 „„ AM OQ: 
Commutator bearing... a ЭС, 


The bearings are all made of the best bronze and provided 
With both oil and grease lubrication. Special provision is 
Dade to catch all the oil from the ends of the bearings and 
o return it to the wells, so that it will not drop on the per- 
‘Mavent way, The gears are of cast-steel, with the teeth cut 
ont of the solid casting. The pinion is of hammered machine 
The gear houstug is of malleable iron, made oil tight. 


method of control adopted by Messrs, Diek. Kerr AN Co, 
Limited. and is fitted with a new blow-out device which 
renders it perfectly proof against fire. 

It is interesting to observe what effect tuis Improved 
equipment will have upon the service of the Liverpool 
Overhead Railway. The 12 trains of the new type will 
replace I4 of the old, and these new trains will accom- 
modate exactly the same number of passengers as the old 
ones. With the previous equipment, the trains ran 144 train- 
miles per hour, while on the new method they will run 216 
train-miles per hour. There was a five-minute headway 
between the old trains, but, under the new régime, this will 
be reduced to 3} minutes. In other words, the Journey 
from one end of the line to the other will be made in two- 
thirds of the time taken on the old method, and what is of 
ereat importanc^, the load on the power station will be more 
uniform, and, as a consequence, the machinery will be run- 
ning under more efficient conditions. i 

As a comparison, the following table is of interest, 


ogizeis GoOgle : 
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showing the scheduled speeds with the new Liverpool equip- 


menta and those obtaining on other liues :— 
eL 


Liverpool Overbead Railway 
Maubattan Elevated „ 
Metropolitan „ е TM е7 
South Side " ^ (Chicago) 


Lake Street ” ” * 
City and South London 
Central London As 


Fic. 4.—ARMATURE OF 100-H.P. MOTOR 
SALFORD CORPORATION ELECTRICITY 
WORKS AND TRAMWAYS. 


(Concluded from Vol. 70, page 1067.) 
THE switchboards are ranged round the switch room, the 


traction board being 
ab one side and the 
lighting board at 
the other, while the 
station power and 
lighting and the 
meter boards are 
placed at the end. 
À massive frame in 
the middle of the 
room carries the 
eight throw - over 
switches, by means 
of which the dyna- 
mos are connected 
with either the 
traction or the light- 
ing circuits. Each 
of these switches is 
designed to carry 
1,600 amperes, and 
is mounted on an 


enamelled slate slab. Fig. 5.—100-H P. MOTOR For LIVERPOOL OVERHEAD RaiLWAY. 


The lighting switchboard was sup- 
plied by Mr. S. H. Heywood, of 
Manchester. It is constructed of 
black marble slabs bolted to an iron 
frame; all the connections are brought 
on to the front of the board. The 
board is divided into three sections— 
positive, middle and negative. The first 
and last of these are identical; each con- 
sists of 14 feeder panels, four dynamo 
panels and four balancer panels. Each 
feeder panel carries a voltmeter, am- 
meter, single-pole switch and fuse, and 
a vertical plug bar. Each dynamo panel 
has a main switch and Andrews non- 
return cut-out, ammeter, rheostat and 
vertical bar. The balancer panels are 
equipped each with a single-pole 
switch, fuse, rheostat, bar and am- 
meter ; they also carry four main dynamo 
fuses, 

The centre section provides for five 
middle-wire feeders, the middle-wire bar, 
Elliott recording ammeter for earth con- 
nection, with acut-out to preventinjury to 
theammeter, and the voltmeter switches. 


r hour, 
including stops. 


The voltmeters and ammeters are of the moving coil edge- 
wise type, made by Messrs. Evershed & Vignoles. Three hori- 
zontal plug bus bars run across the front of each of the 
outer boards. A clock is fixed over the centre of the board. 

The traction switchboard, which is on the side of the 
room opposite to the lighting board, consists of eight 
dynamo panels, nine feeder panels (each providing for two 
feeders), and a Board of Trade test panel. Each of the 
dynamo panels carries an I.T.E. circuit-breaker, ammeter, 

main switch and rheostat. The main 
switch is divided into two parts, one con- 
trolling the positive pole, and the other 
the negative and equaliser. 

Each feeder panel bears a double set of 
switches, circuit-breakers, Thomson  watt- 
hour meters and ammeters, for two feeders, 

Seven of the nine panels are in use. 

The B. of T. panel is fitted with a bus bar 
recording voltmeter, four station voltmeters, 
four recording ammeters for 1,000 amperes 
each (in circuit with the return feeders), 
four recording voltmeters for the drop in 
the rails (which is generally under 2 volta), 
leakage ammeter, voltmeter, and the 
necessary plug switches. 

The recording instruments are of Messrs. Elliott Bros.’ 
make; all the rest were made by Messrs. Evershed and 
Vignoles, either of the edgewise or of the sector type. The 
board was supplied by Messrs. John Fowler & Co., of Leeds. 

The throw-over switches mentioned above automatically 
change the connections from shunt to compound when a 
dynamo is trans- 
ferred from lighting 
to traction, or vice 
versu. On the back 
of the throw-over 
board are eight 
Thomson watt-hour 
meters for the light- 
ing load. 

Thestation power 
board, on the end 
wall of the room, 
controls a total of 
600 H.P., and was 
made by Messrs. 
Heaton & Smith. 
There are five main 
circuits, with I. T. E. 
double-pole circuit 
breakers; there are 
also four three- 
pole switches, and 
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опе double-pole, with 11 ammeters and voltmeters. In 
‘the balancer room below the switch room three Mather 
and Platt and two E. C. C. balancers are installed; there is 
also a battery sub-station with balancer in the town. One 


MATHER & Pratt BALANCER. 


of the Mather & Platt balancers is shown in the accompany- 
ing illustration. 

Ina building which formerly constituted a sub-station to 
the alternating current station, immediately adjoining the 
new works, there are two batteries of Tudor cells, each con- 
sisting of 230 cells, having a capacity of 1,200 ampere- 
bours at a discharge rate of 200 amperes. One of these is 
nsed for lighting ; the other is employed for traction when 
the load is light, and during the night. The lighting 
battery is charged direct from the traction bus bars ; the 
other by the aid of two boosters in the sub-station. 

There are also in the sub-station two motor-generators of 
$0 Kw. which were formerly used for converting from 
4.0, to D.C., but are now driven off the p.c. mains to supply 
the outlying portions of the district with alternating current. 
These will be supplemented with two others, consisting of 
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Doulton conduits, and varyiug in cross-section from 1'2 to 
075 sq. in. They are all t vo-wire; five returns from the 
middle wire are brought to the main switchboard. All the 
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VIEW or THRoW-OvER SwITCHBOARDS, SHOWING ALSO THE 
TRACTION AND POWER BOARDS. 


feeder junction boxes are in pillars above-ground, so as to be 
readily accessible. A plan showing the positions of the 
feeder boxes is given on the next page. 

The distributing mains are laid on the solid system, and 
аге in type similar to the feeders ; the outers are 075 and 
0:25 sq. in. in cross-section, the corresponding middle wires 
being half these respective sections. All the cables were 
supplied by Messrs. W. T. Glover & Co., Limited. 

Up to December 3 Ist last there were 70,760 8-c.P. lamps 
connected, and motors to the amount of 335 H.P. The 
prices charged are 44d. for lighting, and 2d. for power. 
There is a large field for the latter in Salford more pro- 
mising, perhaps, than the lighting load—and with the 
general introduction of direct-current supply, the prospects 
of this department, no doubt, will materially improve. 

The electric tramway system will eventually be one of 
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View oF TRACTION SWITCHBOARD. 


150-kW. motors drivin Dy i 8 
g the old Mather & Platt alternators 

brought from Walness Road station. 
feeders for the lighting system consist of lead- 
vered paper and diatrine insulated cables, drawn into 


considerable importance. At present 15 miles of track have 
been completed, but the ultimate length is to be no less th 
50 miles. The maximum grade is 1 in 20, and the sh "n 
curve 41 ft. 6 in. in radius. : "uas poss 
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The track is laid on 4 concrete bed, And consists of 60-ft. 
girder rails, weighing 103 lbs, per yard. The roadway is 
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PLAN oF LIGHTING SYSTEM. 


paved with granite setts. The joints are double-bonded with 


Crown flexible copper bonds, equivalent to 0000 S.W.G. in 
cross-section, and the tracks and rails are cross-bonded at 


intervals of 120 ft. 
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fitted with flexible suspension, as shown in the acco 
ing illustration. The guard wires are 7/16 stranded galvanised 
steel cables. The trolley wire was supplied by Mr. F. Smith, 
of Salford, and the overhead equipment was carried out by 


PLAN OF TRAMWAY FEEDERS. 


Messrs. George Hill & Co. The steel poles were made by 


Messrs. J. Russell & Sons. 

The tramway feeders are of the same type as the lighting 
feeders, drawn into ducts; they are 18 in number, ranging 
in cross-section from 0°75 to 0°25 sq. in. There are four 
return feeders, having a total cross-section of 6 sq. іп. iA 
plan of the feeder system is given herewith. The cables 
were made by Messrs. W. T. Glover & Co., Limited. 


VIEW OF CARS AND CENTRE Рог CONSTRUCTION. 


_ The trolley line is divided, as usual, into half-mile sec- 
tions, the switches being placed in section boxes supplied by 


The overhead work is carried out mainly with span wire 
construction, but there is a good deal of centre pole work, 
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41 & Co. Certain of these boxes are provided with 
vore in compartments separated from the main 
denis ; access to these is gained by means of small doors 
in the outer case, Brockie-Pell arc lamps have been mounted 
on the tramway poles on the Pendleton route; these are run 
vine in series across the outers of the lighting system. 

There are 85 double-deck cars at present in use; the 
number is to be increased to 100. All of these are of the 
four-wheel type; the bodies were made by Messrs. G. F. 
Milnes & Co., of Hadley, and are mounted on Brill trucks. 
The electrical equipments are of the Westinghouse type, the 
controllers being provided with emergency brake piena 
The Blackwell swivel trolley standard -is used, with outside 
springs Each car carries 55 passengers. Reversed stair- 
wavs are used, and destination indicators. | 

4 large саг depót, capable of. accommodating 180 cars, 
bas been erected in a central position, and is well equipped 
with workshops, &c. - 
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I'AR-SECTIONAL. ELEVATION OF 1,200-1.н.р. BRowETT-LINDLEY 
ENGINE. 


Se difficulty was experienced in the organisation of the 
erii. to a disagreement between the Corporations of 
each eei 4 and Salford with respect to running powers over 
"S ers lines; the borough of Salford penetrates almost 
ieee of Manchester, so that facilities for the free 
negotiat à Spic were especially desirable. Happily, 
i^i ids 15 ч set оп foot, as the result of which 
iind "i t that a satisfactory arrangement will shortly 
rites who has entire charge of the electrical systems 
sd 5 "car has for chief assistant Mr. T. V. 
ud Mr. J Gan H. L. Dickson is mains superintendent, 
generating ud is the mechanical engineer for the 


E 
upon which, гр. to Mr. C. D. Taite for the information 
i e foregoing article is based, and for the 


facilities which 
graphs of the ae orded for the preparation of photo- 


the consulti Messrs. Lacey, Clirehugh & Sillar 
alio kindly us wa” and some of the contractors, have 


——— 


Ebbw y i 
hm o Vale.—The directors of the Ebbw Vale Company 


lighting зА 1 the U. D. C. with electrical energy for 
{ter Soc. unit, the suggested minimum being 
meeting, on, the matter was referred to a special 


ELECTRIC TRACTION NOTES. 


(Continued from page 19 ) 


Beckenham.— The U.C. recently referred to a com- 
mittee the advisability of promoting a Bill to authorise the Council 
to construct electric tramways in the town, and to obtain further 
powers respecting the electricity undertaking. 


Belfast.—At the meeting of the Corporation on the 
1st inst., a special report on the surface contact system of elec- 


tric traction in operation in Wolverhampton was received from Mr. 


V. A. H. Cowen, city electrical engineer. 
explanation of the Loraiu system. 


Cardiff.—According to Mr. Andrews, chairman of the 
Tramways Committee, an offer 1..8 been received from a strong 
syndicate in the town, who are pr-,.red to take over the tramline 
and рау the Corporation 5 per cent. on the Corporation's electric 
tramcar outlay. 


Devonport.— Arbitration } roceedings recently became 
necessary to settle various points 1egarding the supply of energy by 
the Corporation to the Devonport and District Tramways Company, 
and Major P. Cardew has now issued his award. The form and 
— contract between the parties a.e settled by the arbitrator 
as follows :— 


Whereas the company have constructed cci'ain tramways in the borough of 
Devonport authorised by the Devonport and I»ustrict Tramways Act, 1898, and 
whereas the Corporation have erected and set up an electrical installation for 
the said borough, and are able therefrom to »upply the company with the 
electric power necessary for properly and efticien ly working the said tramways 
and whereas under the aforesaid Act the compa. y shall, if required by the Cor- 
poration, enter into a contract with the Corporat.ou for such supply of electric 
power, and whereas the Corporation have requir.d the company in writing to 
enter into such contract, and whereas the terms of such contract have been 
settled in the terms following by Major Philip Cardew, appointed at the request 
of both parties by the Board of ‘l'rade for that purpose. Now it is hereby agreed 
by and between the parties as follows: 

1. The Corporation shall supply and continue to supply tc ''.e company, sub- 
ject to the terms and conditions hereinafter mentioned, suc.: electrical power 
as the company may require for properly and efficiently worL.ng its tramways 
within the borough. 

2, The Corporation shall supply such electrical power at a feeding point near 
the Devonport Technical School, or at such otber feeding points as may be 
mutually agreed. 

3. The Corporation shall provide at its own cost such electrical cables, mains, 
feeders, return circuits, and all such other things on the circuit on their side 
of the feeding point as may be required to enable the company to fulfil its 
statutory obligations, and to comply with the regulations of the Board of Trade. 

4. The electrical power to be supplied by the Corporation to the company 
shall be of continuous current, at a voltage, measured at the feeding point, 
varying from 500 volts at no load to 550 volts nt the maximum load from time tu 
time required by the company, subject to the variations permitted by the 
Electric Lighting Act and the regulations of the Board of Treut 

5. The maximum current to be provided by tne Corporatiou shall not 
exceed the limit of 1,000 (one thousand) amperes, at which limit the Corporation 
shall be at liberty to set the cut-out governing the supply, provided that this 
limit shall at any time be increased, subject to reasonable notice (say, three 
calender months) giron by the company to the Corporation, and that at the end 
of five years from June 0th, 1901, and of every snbsequent period of five years, 
the said limit shall be inade smaller if so required by the company, subject to 
reasonable notice as aforesaid. 

6. The said electrical power shall be supplied between the hours of 5 a.m. and 
12 midnight on every day or between such other hours as may from time to 
time be agreed upon between the company and tue Corporation. 

1. The Corporation shall pay the tramways compauy in respect of any inter- 
ruption of working of tramways due to the defective supply of current from any 
cause except force majeure during the continuance of this agreement as 
liquidated damages the sum of 10d. in respect of every car-mile which has not 
been run in consequence of such defective supply, and the company shall be 
entitled to deduct the said sum from any moneys due from time to time by the 
company to the Corporation provided that no failure of supply due toa demand 
for current exceeding the limit laid down in Clause 5 shall be held to bea 
defective supply of current under this clause, 

8. The amount of electrical energy supplicd by the Corporation to the com- 
pany under this agreement should be ascertained by the average readings of 
three meters fixed at the feeding point. The said meters to be the property of 
the Corporation who shall charge a rental to the company for the same as to 
ordinary consumers under the clause relating thereto in their provisional order, 
In the event of any of the readings of any meter varying more than З per cent. 
from the mean of the othertwo whose readings are the closest, then the reading 
ol the third meter shall be disregarded, and the last-mentioned meter shall be 
disconnected and repaired &nd recalibrated at the standardising laboratory of 
the Board of Trade, or at some otherrecognised and agreed standardising insti- 
tution at the expense of the Corporation, and in the meantime the quantity of 
the supply shall be determined by the average of the readings of the other two 
meters. 

9 The company shall pay the Corporation for the electrical energy suppiied 
at the following rates, viz.: — 

A minimum charge equal to one hour's supply per diem of the maximum 
current specified in Clause 5 at 500 volts pressure at 3d. per unit, and for any 
quantity in excess of such amount at the rate of 144. per unit. 

10. The readings of the meters shall be taken weekly on Thursday, and the 
Corporation shall deliver an account to the company every four weeks, stating 
the number of units supplied to the company by the Corporation during the 
previous four weeks, in accordance with the readings of the said meters, and 
the amount payable therefor by the company to the Corporation, and the 
company shall pay the same within £1 days trom the delivery of such account. 

This agreement shall remain in iorce so long as the company or its assigns 
remain the owners or lessees of the tramways, but no longer, provided that from 
and after the expiration of a period of five years from June 30th, 190), and of 
every subsequent period of five years, the rates of charge fixed by this agree- 
ment may be varied as may be agreed between the parties, or, in default of 
agreement, shall be settled by an arbitrator to be appointed by the Board of 
Trade upon the application oi either party. 


It seems that the Corporation had been supplying energy to the 
tramway company for nearly 12 months before the price was fixed, 
and as the company's offer and the Corporation's charges were so 
wide apart it necessitated going to arbitration. The company's 
original ofler was on a sliding scale, viz. :— 


13d, per unit for the first 100,000 units. 
lad. " 17 second 100,000 „ 
ца, & third 100,000 „ 
1d. " 


for all over and above. 
The Corporation's charge was a flat rate of 214. per unit, intlu- 
enced, no doubt, by the fact that the sister town of Plymouth 
charges the tramway department 3d. per unit. To avoid going to 
arbitration, the Corporation reduced their charge by jd. per unit, 


The report gave a lucid 
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aud the company advanced their offer to 134. per unit all round. 
As neither party could see their way to a better offer they went to 
arbitration. Devonport—as is characteristic of all Devon—is very 
undulating, and the tramway company have at present 25 cars for 
service, but up to date only 18 run on an average. Their maximum 
demand is 550 xw. while tbe units average 17,000 per week of 
129 hours. All the routes have steep gradients, the steepest being 
11п 11. The Corporation supply energy in bulk, and provide and 
maintain cables toa feeding point some 1,100 yar?s from the works, 
where the energy is metered. The award as regards price is given 
on the rebate system, but the Corporation feel somewhat on the 
point, that while the maximum demand the company can make on 
the Corporation—stipulated in Clauses 4 and 5—is 550 Kw., the 
units chargeable on the higher rate of 3d., are only on the basis of 
500 Kw, as stipulated in Clause 9. The result of the award is, 
under the present working, equivalent to a flat rate of 1:8d. per 
unit. 


.. Genoa.—Consul Keene, reporting on the trade of Genoa 
and district for the vear 1901, states that 5,319 yards of new tram- 
lines were opened in 1901, making a total length of 98,206 yards in 
use. Of these 7,713 yards represent horse traction, and the 
remainder—90,583 sards- electric traction. The mean daily 
number of cars running was 112 motor, and 18 trailer. These 
made 1,329,010 journeys, covered 4 273,829 miles, and carried 
26,742,926 persons during the year. The hilly nature of Genoa and 
its neighbourhood, Mr. Keene remarks, renders electric traction 
particularly suitable and popular. Consul Keene directed attention 
to the necessity of solving the problem of outlet of goods traffic by 
rail. He pointed out that about 78 per cent. of the goods vans and 
trucks loaded at Genoa go north over the Appenines, through the 
long Giovi tunnels, which are reached by lines running in a loop 
from Sampierdarena to Renco. These lines run up opposite sides 
of the Polcevera Valley, and after emerging from their respective 
tunnels at Busalla and опсо, join again a‘ the latter place at an 
altitude of some 1,000 ft. aoove the sea. The duplication of this 
line cost the Italian Government about £3,400,000, so that before 
incurring the expense of a new line through the Appenines, 
attention is bing turned to the possibility of greater development 
of the traflic capacity of the existing line, at present limited by 
the length of its tunnels, of which the Ronco one is about 
5 miles long. Notwithstanding recently improved ventila- 
tion, the smoke which collects in these tunnels and obscures 
signals neceesarily limits the number of trains which cau be 
run through them, and the steep gradient has a similar effect 
on the length of the trains. It is, therefore, proposed to introduce 
electric traction on the left line from Sampierdarena to Ronco, 
reserving it for goods traffic alone, and it is calculated that by this 
means 2,500 loaded trucks could be sent through daily, providing 
for the probable requirements of the port for the next 20 years. 
The electric power for tbis line would be produced by two steam 
power stations, placed one at each end of the line, and by a water- 
power station at Mignanego— about half-way —driven by a fall from 
the reservoirs of the De-Ferrari-Galliera Aqueduct. Water-power, 
transmissible by electricity, Consul Keene states, is looked upon by 
the Italians as the great future competitor of coal for industrial and 
traction purposes in Italy, and is already significantly styled by 
them ‘white coal.” Fears of speculative monopolies, however, 
mike the Government very cautious in granting concessions of 
public water, and, pending the study of fresh protective legislation 
on the subject, the Bill of 1884, and Regulations of 1893, are con- 
sidered inadequate, and have been suspeuded. Such action, Mr. 
Keene remarks, approved and adopted in the public interest, shows 
the importance attached to tbe question, aad accounts for the slow 
development of the uselof white coal.” 


London.—The London United Tramways statistics for 
the week ended on Friday night last constitute a record, both with 
regard to the receipts and as to the number of pa:sengers carried. 
The average number of cars run per day was 131 The total number 
of passengers carried in the seven days was 1,026,668, or an average 
of 146,667 per day. The total receipts for the week were £6,289 
6s. 8d , and „ће total number of miles run 112,289. For the workiog 
of the cars and the regulation of the traffic 597 men were required. 


Stockton Heath.—The Parish Council having insisted 
that roads through which the proposed electric trams from War- 
riugton run shall be widened by the Corporation to 50 ft., so as to 
minimise danger to children, the town clerk of Warrington has 
replied that the demands are so unreasonable, that the Parish 
Council will probably overreach itself, and he is quite sure that 
the Corporation will not accept an order with the onerous con- 
ditions sought to be imposed. 


Tramway Manual.—The 1902 edition of Duncan’s 


"Manual of Tramways, Omnibuses, and Electric Railways” has : 


been published. Information relatiug to all the different under- 
takings is, as usual, set out in a very convenient form for reference 
purposes. The publication has now reached its twenty-fifth year, 
aud will no doubt be found of great service to those who want ready 
to hand financial and personal details of the increasing number of 
electric lines Of course, with tbe progress of street traffic facili- 
ties, many new accounts have to be included every year, aod this 
headway bids fair to continue for many years to come, making the 
Manual increasingly valuable. (T. J. Whiting & Sons, Limited, 
London. 5.) 


Tube Railways and the L. C. C.- The London County 
Council, on Tuer day, adopted a resolution deciding, in view of the 
robability of proposals for tube railways and other schemes for 
Fondon locomotion being submitted to Parliament next session, to 


authorise the Highways Committee to seek an interview with the 
President of the Board of Trade for the purpose of urging upon 
him the desirability of the establishment of some statutory autho- 
rity to deal with such proposals. 


TELEGRAPH AND TELEPHONE NOTES. 


Iadian Telephone Companies,— The gross receipts of 
the telephone companies of India during the year 1900, are stated 
to have amounted to £29,005, an increase of £1,583, as compared 
with'the previous year; their average annual earnings during the 
past five years amount to £25,791. The subscriptions to the 
Telegraph Department for telephone and similar services rendered 
during the year amounted to £10,742, being £466 more than the 
amount of the previous year. The average annual subscriptions for 
the past five years amount to £9,471. 


Manchester Telephones.—Some days ago the Tele- 
phones Sub-Committee considered a report presented by a deputa- 
tion, which recently visited Glasgow to inquire into its municipal 
telephone system. It was resolved that the application to the 
Post Office for a municipal licence on behalf of the Corporations of 
Manchester, Salford and Stockport be proceeded with, aud that all 


necessary arrangements be entered into by those Corporations with - 


this object. 


Pacific Cable,.—The British Austritlusian says that the 
Pacific Cable Board is carrying out its promise to initiate a school of 


. cable telegraphy in Brisbane, wheuce it will oraw qualified opera- 


tors to man all the stations in Queenslaad, Norfolk Island, Fiji, 
Fanniog Island, and New Zealand. £4,500 are being spent on the 
Board’s school at Southport, near Brisbane, and papils have been 
already advertised for. Altogether, the Board will spend io 
buildings in Australasia over £30,000, the bulk of the material and 
labour employed being Australian. : 


elegraphic Interruptions and Repairs :— . 


CABLES. INTERRUPTED. REPAIRED, 
Latakia-Cyprus .. e : “+ .. June 20,1*99 .. oe 
Communication with Carthagena and Barran- 
quilla (Columbia) va d - .. Dec. 8, 1900 


. Aug. 97. 1901. .. 


Trinidad-Demerara No. 1 Я 
. April 18, 1902 


Communication with Bolama 

St. Lucia-St. vincent " «s .. Мау 8, 1902  .. 

Bt. Lucia-Grenada oe ae oe ee ee May 8, 1902 oe ее 
Dominica-Martinique .. Js is RS .. May B, 1902 oe T 
Bt. Luci&-Martinique ое ee eo ee May В, 1902 ae een 
Guadeloupe- Martinique . May 9, 19023 .. ow 


LANDLINES: 


Route ria Hanekin on Persian territory .. 


.. Feb. 94,1900  .. 
Communication with ‘lientsin and Taku via 


,Helampo T "T es vx si .. July 18, 1900 .. . .. 
Siberian line Tscherniaewa-Blagowestschenck Мау 29,1902  .. June9 
All Siberian lines Innokentiewsk-h adde.. x .. May 30 


Telegraphs in German East Africa, —Vice-Consol 
Dundas reports that a telegraph line has been completed from Dar- 
es-Salaam by Mafisifätere, Mrogoro, Kilimatinde to Mpapua. 
Later on, he states, it is to be continued to Tabora, and eventually 
{46 Ujiji, where it will join with the trane-Continental telegraph. 
Natives and Goanese are employed in telegraph offices, and are 
said to work the instruments satisfactorily. The new dock at Dar- 
es-Salaam which has been built at a cost of £30,000 by Messrs. 
Howaldt & Co., of Kiel, for the Government of German East 
Africa, is lit throughout by electricity, aud repairs. and various 
other operations are done by the same power. | 


Wireless Telegraphy.—A Central News telegram says 
that Mr. J. D. Spreckels, the Californian sugar magnate, has 
arranged for an installation of a system of wireless telegraphy 
between California and Hawaii. 

Laffan’s New York correspondent says that the United States 
Navy Department has ordered all ships undergoing repairs to be 
fitted with wireless telegraphy apparatus. Before finally 
installing any system, experiments will be made to determine the 
relative merits of four European systems, including one English. 


CONTRACTS OPEN AND CLOBED. 


Amsterdam,—September 8th. Underground high pres- 
sure and low pressure cable system (three-phase, direct and 
telephone). See “ Official Notices” to-day. . | 


Austro-Hungary.—Sept. 18. The municipal authoflties 
of Klausenburg (Kolozsvar), Siebenbürgen, are inviting tenders 
uutil Beptember 1st, for the establishment in the town of a central 
station for electric lighting and power purposes. Tenders are to be 
sent to Bela Fekete Nagz. Kolozsvar, from whom particulars may 
be obtained. See Official Notices” May 9th. 


Barking Town,—July 31st. Rails, fishplates, bolts and 
pnt way construction for the U.D.C. See Official Notices 
J. 
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Devon—July 28rd. Wiring work at Devon County 
lum, 2,000 lamps, booster dynamo and motors, switchboard, and 
ting battery. See Official Notices” June 27th. 


Epsom.—July 18th. Semi-marine dry-back boiler, con- 

cooling pond, piping, one 150-kw. steam dynamo, 

. for Ace works extensions. See ''Offlcial 
Notices” June 20th. 

Falkirk.—July 14th. Pumps, balancing transformers 
and motor-generators, storage batteriés, switchboard, arc and incan- 
deacent lamps, cable work, and travelling crane. See Official 
Notices June 20th. | 

Gillingham.—July 17th. Water-tube boilers, piping. 
condenser, cooling tower, high-speed engines and 250-kw. three- 

alternators, switchboard, cables, arc lamps, crane and well, 
for the U.D.C. See “ Official Notices?" June 20th. 


Ipswich.—July 5th. Engines and dynamos, storage 
battery, overhead hand travelling crane, feeders, mains, &c., 
permanent way construction, and arc lamps. See Official Notices” 
Jane 6th. 

Launceston (TasxANIA).—September 15th. The Cor- 

ion wants tenders for polyphase generating, transmitting, 
transforming and distributing apparatus, reconstructing existing 
plant, enclosed arc lamps, &с. Вее Official Notices May 23rd. 


Leskovatz (Serbia).—July 14th. The municipal 
council of the town of Leskovatz (Serbia) is open to receive offers 
for the supply and erection of two turbines of 200-н.р. eacb, two 
dynamo-electric machines in connection therewith (for tri-phase 
current), and the necessary accessory works for the transport of 
electric energy to Leskovatz, a distance of 17 kilometres, as well 
as the installation of the city supply cables, &c. 


1. CC. July 15tb. 80 double-deck cars with trucks, 
motors, ploughs, &c. See “ Official Notices " June 27th. 


London, S.W.—July 31st. The War Office wants ten- 
з fot a self-propelled lorry (oil). See Official Notices" April 
25 


Manchester.—July 17th. Three electric locomotives. 
Bee " Officia] Notices " to-day. 

Mexborough.—July 19th. One 100-k w. steam dynamo 
for the U.D.C. See “ Official Notices” to-day. 


Neweastle-upon-Tyne.— July 10th. The Corporation 
wants tenders for 2,000 tons of tramway rails and the necessary 
mise forsame. City Engineer's Office, Town Hall, Newcastle- 
upon-Pyne. 


Norway.—July 7th. The Board of Trade notify that 


tenders will be received at the Norwegian State Telegraph Depart- 
ment not later than noon on July 7th, for the supply of 256 pair 
and 204 pair telephone cable, and for Leclanché battery glass. 
Specifications and conditions can be seen in the Technical Depart- 
ment of the Board of Telegraphs, Christiania. 


Pemberton,—July 23rd. Cables for the U. D. C. 
Bee." Official Notices " to-day. 


Pontypridd.— July 31st. Cobles and dust destructors 
lor the U.D.C. See "Official Notices " to-day. 


Stalybridge.—July 7th. Three 500-Kw. steam-driven 
three-phase alternators; three 50-K w. continuous current exciters ; 
зра way, bonding and cable conduits for the Stalybridge, 

усе, Mossley, and Dukinfield Tramways and Electricity Board. 
See " Official Notices" June 13th. 


Sunderland.—July 10th. Permanent way, overhead 


equipment and cables for the Corporation tramways department. 
Bee “Official Notices June 13th. ч dida 


COME ur 10th, Conduits, cables, pilot wires, 

re, бе, 10 , RUE 

Notice" to-day, or the electricity department. See “ Official 
Sydney .—July 23rd. Complete system of high and low 


генше cables, and of arc lamps for street lighti 
ш | ghting, for the 
anicipal Council See Official Notices June 13th. 


ъа Paraiso, September Ist. Construction and equip- 
баш. ectric tramways. Further particulars from the Chilian 


ma ков Quay.—July 4th. The Willington Quay 

ai on Industrial Society, Limited, invite tenders for 

prenie ee for power and light at their Bewick Road 

ime Pecifications and plans, with schedule of quantities, can 

with the payment of a fee of бә. Tenders to be lodged to-day 
rman of the Committee. 


Wigan,— Р 
Note Pade 14th. 1,500 yds. cable. See Official 


| OLOSED 


nian Staple. —The Т.С. has accepted the tenders of the 
Company, ТАЛ! Limited, and the Simplex Steel Conduit 
2220. ited, for fittings for 300 lights at a gross cost of 


Barton.—The Board of Guardians has decided to light 
the workhouse by electricity, and on June 18th the tender of 
Messrs. Browett, Lindley & Co., Ltd., for a compound engine and 
dynamo, at a cost of £591, wes accepted, together with that of 


pu Collier & Co, of Manchester, for lamps and wiring, for 


е 
Bath.—The City Council has accepted the following 
tenders, selected by the engineer, Mr. Teague, from amongst those 
recelved for additional plant :—Steam dynamos, Dick, Kerr and 
Company, London, £4,246; motor alternator, Dick, Kerr & Com- 
pany, £375 ; balancer, Dick, Kerr & Co., £250 (the tender for these 
three items із now reduced to £4,451); transformers, Ferranti, 
Limited, Hollinwood, £674; arc lamps, Johnson & Phillips 
1 pond 9з. p» н cables, Callender's Cable Company, London, 
: ; metere, Johnson & Phillips 565 10s. ; | 
ое ps, London, £565 10s.; total 
e 


Bristol.— The Electrical Committee have accepted the 
tender of Messrs. Clarke, Chapman & Co., for feed and general service 
pumps, and the tender of Messrs. Doulton & Co., for water softener 
for the Temple Back works. 


Dartford.—The Lancashire Dynamo and Motor Com- 
pany, Limited, have received the order for a 300-Kw. generator 
through Messrs. Reavell & Co., of Ipswich. 


Dewsbury.—The Electricity Committee of the Dewsbury 
Corporation have accepted the tender of Mesera. Cowans, Limited, 
of Salford, for the erection of a traction switchboard. 


Glasgow.—The Corporation have accepted the tender of 
the Telegraph Manufacturing Company for extensions of switch 
board in the central telephone exchange for an additional 1,000 sub- 
scribers. 


Iiford.— The U.D.C. has accepted the tender of Messrs. 
Rhodes & Webster, of Bradford, for three motors for the pump- 
ing station ` 


London.—The London County Council has accepted the 
tender of W. Jones & Sons, amounting to £4,187, for the erection 
of a temporary &4....-:tng station on land adjoining the works of 
fhe South London Electric Supply Corporation at Lougliborough 
Junction. 


London.—The London County Council received the 
following tenders for the wiriug of tire brigade stations :— 


BATTERSEA STATION, 


Cramer & Co. (recommended for acceptance) .. . £10710 0 
D. Assersohn P» T c 2s ee + ев 122 10 0 
Jackson Bros,  .. > 5% ё sd ев aa 133 18 0 
Mossop & Co. ee © e ee T se ee 116 5 0 
Lawrence & Со. .. T T ace 5% aie A 156 15 0 
C. O. Clark & Co... sa sis > es «is ne 175 0 0 
Baily, Grundy & Barrett s — oe ys sa 225 0 0 
Barron & Woodward ae -— PE Vs “Р 225 0 0 


CAMBERWELL STATION. 


Cramer & Co. (recommended) ы Y са 828 94 10 
D. Assersohn sae vis Vis E ON vé i 121 6 


Jackson Bros. си 
Clark & Co. o» “4 
Mossop & Co. és 
Lawrence & Co. .. 
Barron « Woodward 


ES 
о 
2288888 


BaiTERSEA RIVER STATION. 


Cramer & Co. (recommended) P ae zx та H5 10 0 
D. Assersohn - es v» Ea КЎ Бс we 104 0 0 
Jackson Bros A id is Y. ik - ni 17 0 
Mossop « Co. oe m eu y ka T" 120 0 0 
Lawrence & Co. .. ss is ss 85 ee ^ 130 0 0 
Clark & Co. * АР e" Es 92 e E. го | ^ 
i * oe oe m oe * 
Baily, Grundy & Barrett оО 


Barron & Woodward 


Barrerska Park ROAD Sup-SraTion, 


Cramer & Co. (recommended) T dp i T 35 19 0 
D. Assersobn - 2 oa EP we ou. “exe à Н 11 0 
Mossop & Co. s ea - FA x £x ss 2 0 
Baily, Grundy & Barrett Р : es ae a 1 
Clark & Co. 5 Sy s «s E" a 919 0 
Jackson Bros - » be ea "m РЕ 59:10:70 
Lawrence & Co. 222 as oe ye de 20:100 
Barron & Woodward T 8 T 73 s 


Swansea.—The tender of the Mannesmann Company at 
£1,065 has been accepted for the pipe work, valves, &c., for the new 
machinery at the electric light station. 


Sweden.—The Diesel Motor Company. of Stockholm, 


' has secured a contract for a Diesel motor of 120-H.P. for the 


central station of the Ostersunds Electriska Actiebolaga, Ostersund. 


Tynemouth.—The tender of. the Lancashire Dynamo 
and Motor Company, Limited, for balaucer has been accepted. 


Worthing.—The Т.С. has accepted the following tenders 
for supplies to the electric light works :— Messrs. Mather & Platt, 
Limited, for au additional dynamo at the generating e 
£1,790; Mr. Thompson, Wolverhampton, for au additional boiler, 


£650. 
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NOTES. 


Electrical Review Contents.— It has been thought 
by some of our friends that it would be of service if in the current 
issue of the ELECTRICAL REvIEW there were given each week a note 
of the contents of the preceding week's issue, so that it may be 
cut out and mounted on card for easy reference. As we are always 
anxious to meet the wants of our readers as far a8 possible, we have 
decided to adopt the idea. The list of contents of our June 27th 
issue will accordingly be found in our advertisement pages to-day. 


Fatalities, Fires and other Accidents.—An inquest 
was held at Stockton on June 23rd, into the death of J. R. J. Beans 
(44), which occurred at the Btockton electric power station. . De- 
ceased’s widow stated that he had only been in the employ of thé 
Corporation about a week previous to the accident, which cccurred 
on Wednesday, the 11th inst. She had visited her husband at the 
hospita], and he had told her that he was wrapped in flames when 
he received his injuries. Mr. Smith, chief electrical engineer to 
the Corporation, said there had never been any report of the 
slightest back-draught blowing open the furnace door previous to 
the accident in question. He was of the opinion that an explosion 
of flue gases had taken place in the main tlue, or economiser, and 
that had caused а back-draught. He thought the explosion 
might have been caused by the gases accumulating in the flues. Mr. 
Smith said the boiler at which the explosion occurred had been 
working since December, 1900. In reply to Mr. Faber, he stated 
that two other similar accidents had occurred the same night, one 
30 minutes after the one in question, and the other about 45 
minutes after the second, In his opinion these were caused by 
the same Operating reason. There had been successive accumula- 
tions of flue gas. Jno. Sowler, said ke was called, after the 
accident, to take the place of Beans. He mnde the fire up twice, 
and then, whilst engaged in raking out the fire, flames rushed 
out and severely burned his right arm and the right side of his 
face. The jury returned a verdict that deceased had died 
from burns accidentally received, and that no blame was attachable 
to anyone.” 


Seven woodchoppers, driving in a coster’s barrow along the main 
road to Isleworth, suddenly turned in front of an electric car, 
and were all thrown out, one of them having his leg broken. 

The depót of the Barrow tramways, owned by the British 
Electric Traction Company, caught fire on Saturday morning. 
The roof of the building iell in before the brigade arrived. 
Ten steam tram engines and four tramcars were completely 
destroyed, and tbe rest were considerably damaged. The B. E. T. 
Co. have just entered into an agreement with the Barrow Corpora- 
tion for a lease of the tramways, and have decided to put down 
electric traction. It is probable that Barrow will be without any 
tram service until the conversion to electric traction has been 
accomplished. | 


Damage to the extent of about £50,000 has been caused by a fire 
which broke out at about midnight on Friday at the premises of 
Messrs. Goddard, Massey, & Warner, engineers, Nottingham. A 
large quantity of machinery has been ruiued, and between three and 
four hundred people are thrown temporarily out of employment. 

The business premises of Messrs. Furse & Co., electrical engineers, 
of Traftic Street, Queen's Walk, Nottingham, were badly damaged 
as the result of this fire. The gable end of a wall fell uoon the 
roof of the premises of Messrs. Furse & Co., and broke a quantity 
of valuable machinery and fittings. The damage is covered by 
insurance, 


On June 21st, a boy named H. A. Triptree, aged 13, who visited 
Southend with an excursion party, was paddling on the beach when 
he climbed up one of the piles which support the tram rails of the 
pier. Apparently unobserved, he got on tbe track, placed bis 


bare foot on the conductor and received a shock. He then fell on. 


to the conductor and the outer rail. Не was inetantly killed, 
and dropped through the girders among his companions below, a 
distance of about 16 ft. He was much burned about the thighs and 
neck. The tramway has been opened for 10 years, and about 
900,000 visitors pass on to the pier annually, but this is the first 
accident of the kind. 


At Bradford on June 29th, at 7.30 p.m, an electric car, which was 
stauding at the Tbornton terminus minus its driver, started off on its 
cwn accord. One account says that, gaining impetus, the vehicle 
was soon running at express speed, and the passengers, in their 
frantic endeavours to escape, jumped off. Mrs. White, the wife of 
a Heaton farmer, was killed almost instantly, alightiog on her head, 
and her son was severely injured, having to be removed to the 
Bradford Royal Infirmary. Six other persons were injured. 
Our Bradford correspondent says thaf the car had contrary to 
regulations been left by both the driver acd conductor, and had 
b.en standing for some minutes. Eventually it beganto move off 
down a slight gradient, and one by one many people jumped off. 
Eventually a passenger with a cool head took the slipper brake in 
hand and pulled up the car. One of the witnesses at the inquest 
declared that he saw a man move the lever at the back of the car, 
as he got on to it. It was pointed out that the regulations 
efficiently provided against such an occurrence as this, and the jury 
found that the driver or the conductor, or both, were to blame, 
though not criminally so.. Counsel, who appeared for the Corpora- 
tiou at the inquest, promised that the authorities would do every- 
thing in their power to enforce compliance by the drivers and con- 
ductors with the regulations framed for the safety of the publie, 
and he held that tbey bad done 80 in the past. 


The Morning Post Rome correspondent says that a few days ago 
there occurred an accident on the electric railway between Milan 
and Porto Ceresio in which several passengers received injuries, and 
which might have resulted in serious loss of life but for the presence 
of mind of the conductors in promptly applying the powerful brakes. 
The Porto Ceresio Railway is worked on the third-rail system. The 
line is a single one, and trains ought never to leave a station until 
the station-master at the next station telegraphs that tha line is 
clear. It seems tbat the station-master of one station telegraphed 
to another station-master to stop the up train because he was dis- 
patching the down train. Without waiting for the answer to his 
message, he dispatched the down train, but a minute later he learned 
from the other station that the up train had left a moment before 
his telegram arrived. The inevitable collision took place on a part 
of the line where the gradient is comparatively steep, &nd where a 
curve allows only a smal! part of the track to be visible at one time. 
Consequently the conductorá of the two trains, each travelling at 


40 miles an hour, had only 3 seconds in wbi-h to apply the brakes 


and to lessen the shock. Опе of them merely put on the brakee, but 
the other, in addition to using the brakes, reversed tbe current, so 
that his train came to an immediate standstill. But for the fatality 
of the trains having met on a curve, the action taken b: the two 
drivers would have prevented the collision; and as it was, tbe 
reversal of tbe current by one of them lessened ttie shock to a con- 
siderable extent. 


On June 21st, while the men employed by Calleuder's Cable 
Company were laying the cables and wires under the pavement 
between Pool and Tuckingmill for the purpose of the electric 
lighting of Redruth, a wall, which buttressed an old mine burrow 
to the west of Pool, collapsed, completely burying one of the men, 
who afterwards succumbed to his iujuries. 


At Dublin on June 29th, whilst a nurse was wheeling a peram- 
bulator, ia which were two little children, along the quays, an 
electric tram collided with the perambulator and smashed it. Oae 
of the children was killed, and the other badly injured. 


Perhaps the most serious tramway accident which has occurred on 
Euglish lines happened last Saturday night at Huddersticld. One 
of the municipal electric lines which had just been completed, was 
the Almondbury section. In coming down the latter halt of the 
section, which is very steep, the trolley wheel left thc wire, extin- 
guishing the lights of the car. It is reported that the driver lost 
control of the car, and failed to round a curve near the main line. 
The car crossed the metals and dashed between the pole used for 
supporting the trolley wires and the front of the Somerset Arms 
and a grocér's shop beyond. Mrs. Moorhouse, of Longley, who was 
on the pavement, was forced through the shop wicdow, aud so 
injured that she died on the way to the infirmary. Her daughter 
Marion was found dead in the shop. Mre. Edward Taylor, of 
Almondbury, was on the car at the end where the full force of the 
concussion was felt, and received such injuries that she died after 
admission to the Infirmary. Many others were slightly injured, 
some of them seriously. The car, which is of the newest pattern, 
was afterwards tested, and the brakes were found to be in good 
working order. 


Mr. Trotter's Demonstrations.— Our readers will 
doubtless have in mind the attitude we took up when commenting 
upon Mr. Trotter's famous paper on shocks from 500 volts, and the 
deductions he arrived at from his equally remarkable battery 
experiments, We could scarcely wish for anything more convincing 
that our contentions were correct than the following illogical pro- 
nouncement recently published by an esteemed contemporary. 


Touching upon the death of a youth at Southend from the 500-volt ' 


tramway rail, the writer thus concludes :— 

“This sad fatality serves to illustrate the fact, which Mr. Trotter's 
demonstrations were designed to emphasise, but which the public 
is very apt to overlook or misunderstand, viz, that when properly 
treated, the 500-volt bare conductor is not a serious danger, but 
that when meddled with, its possibilities of working evil are 
immense." 

If a gun is pointed at one person by another, who pulls the trigger 
without knowing the weapon is loaded, and the individual aimed at 
falls dead, then, on the reasoning adopted by our contemporary, it 
proves that a gun is not a dangerous thing when properly treated. 

Mr. Trotter asserted that neither the man in the street, nor the 
man on а car, runs any risk of taking 500 volts skin to metal. 

Our contention was tbat papers such as that read by thc technical 
adviser to the Board of Trade, which seek to minimise, if not 
actually to ridicule, the effects of the dangers to which many of us 
may at any moment be exposed, are far more conducive to the 
increase of fatal shocks than to safeguarding the public agaiust 
them. 


An Invitation to Montreal.—New York Electricili 
says that the British Institution of Electrical Engincers will be 


invited to attend the next annual meeting of the American Institute, 


which will be held at Montreal. 


The Engineer Branch of the Royal Navg.—More. 


painful reading than the May number of the 7ransa:tions of the 
North-East Coast Institution of Engincers and Shipbuilders it would be 
hard to find. It deals chiefly with the position of naval engineers, 
and it is impossible to read the account of the deputation, in July 
last, to Lord Selborne, and the answers of the noble Jord, without 
feeling that the interests of the Empire are being worse than 
trifled with by the Admiralty. Lord Selborne, it will be ramem- 
bered, confined his reply to the deputation to a series of I don't 
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4 thia. or that, or t'other, which is admitted and deplored by the 
к ond British shipping interests. Do we not all know that 
the complement of engineers is woefully short? Is it not common 
knowledge that the naval stoker is under-fed, and gets tea-wash 
when he comes off watch, wbere the mercantile stoker gete oatmeal 
pat? Teo many absolute breakdowns have already occurred, as in 
AM с̧ Jaxnibal and Repulse, for the country to be soothed 
by selbe rnian platitudes. We are glad to see that the 
members of the North-East Coast Institute did not mince 
their words when they were called on to discuss the practical 
relanl of the Admiralty to do anything. The whole trouble seems 
ty arise from the older naval officers, who despise machinery and all 
connected with it, and have the ear of the Lords.of the Admiralty. 
The result of this policy is that the Navy cannot get engineera 
sofirient for its needs; we яте nearly 20,000 men short of bare 
efciency. Lord Selborne could do no better than referto the War 
Office as a pattern or parallel. This, with the lamentable exhibition 
before him of the South African War, only shows the tone of mind 

by First Lords. As Prof. Weighton asks, are we to wait 
for a naval Boer war to reveal the shortcomings of the Admiralty ? 
The trouble mast be with the constitution of the Board. It appears 
to be a mere bapbazard concatenation of a few men who have 
ceased to worry over the Empire’s safety. Already the woeful 
disaster of the Belleville boiler installation has been hushed up. 
Even the report of the Committee does not appear. When it does 
appear it may contain very toned-down criticism, and so the farce 
goes on, with the income tax at 1s. 34., and ships without men and 
with rotten boilere. How can the country be safe if the control 
of the Navy is in the hande of men wbo, either of their own 
initiative. or by advice, committed us to the Belleville 
boiler? Пож can it be safe when the First Lord is во opposed to 
reform, ttat,to quote Prof. Weighton, he states in no ambiguous 
language that the engineer branch adequately performs its functione; 
that therc is no want of discipline in the engine room or stoke- 
hold; that there is no lack of men ; that the Admiralty get all they 
ask for, and that it is not expedient to include the engineer element 
on the Beard of Admiralty. Lord Selborne, in fact, practically 
denied every fact brought forward. It is high time that the 
Admiralty were swept away to make room for better men, who would 
show themselves capable of grasping the conditions which will 
make or mar this Empire. 


Conversazione of the Institution of Electrical 
Engineers.—The annual conversazione of the Institution was held 
on Tuesday last at the Natural History Museum, some of the side 
galleries cf which were thrown open in addition to the central hall 
and gallerics. The President and Mrs. Swinburne, supported by 
members (f the Council, received the guests, who numbered upwards 
of 1,600. The members of the Incorporated Municipal Electrical 
Ag'ociation, and the foreign delegates to the Interpetional Tram- 
ways acd Light Railways Congress, were specially invited, and 
among these present were Lord Vaux, General Sir C. Wilson, Sir 
Н. Mance, Sir Hiram Maxim, Sir W. H. Preece, Profe. W. Grylls 
Adams, 8. P. Thompson, and J. M. Thomson, Generals Festing and 
Webber, Col. R. E. Crompton, Mrs. Hertha Avrton, Messrs. 
Edmunds, Ferranti, Gavey, Langdon, McMillan, Rider, Siemens, 
Scotter, Swan, and other distinguished guests and members. 

The hall was brilliantly lighted with arc lamps, aud the decora- 
tions were both tasteful and abundant. The string band of the 
Royal Envineers, by permission of Major-General Sir T. Fraser, 
KC.B, &c., under Lieut. J. Sommer, performed a capital selection 
in the central ball. while the Leoni Ladies’ Quintette discoursed 
sweet music—in the gallery of Fossil Mammalia, of all places! 

At 11 p.m. the first verse of the National Anthem was aung by 
members and gaests, accompanied by the bands, this method having 
been adopted of expressing congratulaiion on his Majesty's rapid 
Drogrees towards recovery. As usual, the proceedings were marked 
by the greatest sociability, and by the camaraderie inseparable from 
members of the electrical profession. | 


The Incorporated Municipal Electrical Association. 
—The seventh annual convention of this Association commenced on 
Wednesdsy morning in the lecture theatre of the Institution of 
Mechanical Engineers, Storey's Gate, Westminster, by kind per- 
mion of the President and Council The chairman of the 
London ( ounty Council, Sir John McDougall, met and welcomed 
the members ard friends of the Association in a commendably brief 
specch, The means of locomotion in London, he said, should be of 
the very Lest, and the Municipal Electrical Association must con- 
sider what form it should take. The clectric light was a comfort 
to the rich, bat the electric tramcar was tne poor man’s carriage, and 
Mn both comfortable and convenient. The members of the Associa- 
icn must cncourage municipalities to push forward matters elec- 
trical in sll directions. 
Eo Rider, this year's President, in tbanking Sir John for his 
nr R to the membere, offered the congratulations of the 
bet upon the honour which had just been conferred upon 
deg ПЕ Majesty the King, and then delivered his Presidential 
thank which may be found iu our other columrs. After a vote of 
ac N by Mr. Alderman Pearson, of Bristol, had been 
his amd carried, Mr. Ruthven Murray was called upon to read 
A ueni en Double-Corrent Generators and their Application.” 
Nous T у discussion ensued, in which Messrs. Wordingham, 
bad in, Esson, Faraday Proctor, Barnard, Gay, who years ayo 

ee Mr. Ruthven Murray had there propounded ; 
ай, merica, whose remarks were wholly practical, the double- 
| 8 3 baving been in extensive use for some years in 
Mr *; and Rider, took part. Mr. Murray having replied, 

· Barnard's paper оп High-tension Continuous Current 


Systems” was read, and discussed by Messrs. J. F.C. Snell, 
Wylie, Shawfield, Mountain, Burnett, Chamev, Ferranti, and 
Wordingham. Speaking generally, the tone of the discussion was 
against the views advanced by both authors. 

The afternoon was devoted to visiting the generating station of 
the Central London Railway at Shepherd’s Bush, that of the 
Metropolitan Electric Supply Company, Limited, at Willesden, and 
the Works of the Incandescent Electric Lamp Company, Limited, 
Brook Green, W., where the Robertson lamp is manufactured. 

The attendance did not strike us as being quite so large as at 
Glasgow last year, but the attraction of the review of Indian troops 
withiu & stone's throw of the conference may have had some 
influence on the numbers present. In any case, however, Mr. Rider 
aud the council have every reason to feel satisfied with the first 
day's proceedings. 


The Cape Town Exhibition.—The scheme for holding 
a British and Colonial Exhibition at Cape Town for a period of 
four months from November, 1903, to February, 1994, is making 
progress. The patronage of Lord Milner has been secured, while 
others whose support has been enlisted are Sir J. Gordon Sprigg, 
the Mayor and Corporation of Cape Town, the Chamber of Com- 
merce of Cape Town, Sir Frederick Young, K. C. M. G., vice-presi- 
dent of the Royal Colonial Institute, and others. It has been 
arranged that the Chamber of Commerce and the Town Council of 
Cape Town, representing the leading merchauts aud business men at 
tbe Cape, shall appoint an advisory be ard, in order to forward the 
arrangements and interests of manufacturers participating in the 
Exhibition, the main object of which is to bring the machinery aud 
industrial products generally of Great Britain and the Empire 
before the South African consuming public. The site upon which 
the Exhibition is to be held adjoins the Botanical Gardens, and is 
within five minutes’ walk of the Town Hall. The promoter and 
general manager of the Cx bibition, Mr. A. P. Baker, who is now in 
England, will return to south Africa in November, when the pre- 
liminaty works will have made considerable progress.— Гле Times. 


Electric Traction for Mines.—The Sydney Daily 
Telegraph, in a Broken Hill dispatch for May 15th, stated that the 
electric traction plant lately irstalled at the 610 ít. in the Pro- 
prietary mine was tbat week to be put iuto regular service. It was 
to run over approximately 5,500 ft of track already laid, including 
cross-cuts extending from the Delprat shaft to nearly as far as Block 
10 boundary. The plant comprises a small electric locomotive, 
which develops about 15 H. p., and on the level track runs at about 
8 to 10 miles an hour. The motive poweris obtained from a direct 
current generator at 220 to 240 volts, put down for the purpose of 
developing power sufficient to supply two or three locomotives of the 
ваше в ze. It will easily handle 20 trucks or more if wanted. Опе 
horse caunot couvenieut ly draw more than five or six full trucks. Should 
this principle be extended throughout the mine, surface and under- 
ground, it will throw over 100 horses out of service. About 15 
horses are employed below the surface cach shift, and these have to 
be carried up and down every change, which entails cousiderable 
expense and loss of time. 


Alcohol as a Fuel in Germauy.—4A recent article 
on this subject in Cassiers Magazine, by Mr. F. H. Mason, points 
out the modern development of the German alcohol business. 
The German spirit is distilled from the potato, which grows plenti- 
fully on the sandy soil of North Germauy. The process of 
distilling potato spirit is cheap. The beet sugar molasses is 
another source of alcohol, and in 1901 Germany used in trade 
over 30 million gallons of these rough alcohols, denaturised 
by methyl or other disagreeable substance, and  untaxed. 
This methylated spirit, as it may be termed, is used largely 
in spirit motors, and it has the advantage of smelling less offen- 
sively when burned than the filthy petrols which render the 
upper Thames less pleasant than formerly. The German spirit 
iudustry bad an Exhibition in Berlin tbis spring, where were chown 
not only the processes of spirit manufacture, but motors and 
vehicles driven by spirit, as well as other apparatus for its con- 
sumption, and its uses in the arts. Theoretically, alcohol is said 
to have but three fifths the thermal value of petroleum, but iu a 
motor it is said to give an effect of 28 per cent. against the 15 per 
cent. of petroleum products, Its present price is about 7d. per 
gallon (U.S. gallon of 231 cubic in. is probably Intended), or 
15 marks per hectolitre, and at this it will compete with steam or 
any otber form of heat energy for powers less than 20 nur, 
especially on the farms where it is produced. It is used for 
power and for cooking, also for lighting with mautle burners, in 
wbich capacity it leaves petroleum behiud, aud approaches elec- 
tricity in illuminating power. Much of Germauy's chemical 
industry is due to a plentiful supply of cheap alcohol ; German 
law has been framed to exempt industrial alcohol denaturised by 
pyridin, picolin, benzol, talnol, xylol, aud similar products, and the 
exemption bas, it is claimed, produced 10 times the protit of the 
old tax. At the same time, considering the limited food of many 
of Germany's millions, it is open to question wbetber the assistance 
given to alcohol production by the tax, which, we presume, exists 
on petroleum products, has not drawn from food production land 
that could have been well employed to grow food, іц place of crude 
alcohol to exclude petroleum. Presumably fuelof some kind must he 
consumed in distilling alcohol, though tbe bulk of the energy neces- 
sary to compound gu alcohol is given by the sunlight, which main- 
tains the living organisms of fermentation. For each pound of 
spirit distilled, a fraction of the spirit burued would find the heat 
of distillation. Here, however, it is to be remembered that each 
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pound of spirit distilled represents other pounds of water raised 
to 180˙ F., but of tbe economies of manufacture of alcohols the 
article does not trent. Ethyl alcobol, or true alcohol, has tbe for- 
mula CH. O, a density of 23, and molecular weight 46. Its vapour 
weighs 0:12857 lb. per cub. ft. and it requires 9:074 times its 
weight of air in combustion, or 2:037 times its weight of oxygen, 
or three times its volume of oxygen. Its comparatively low 
calorific capacity is due to its oxygen contents being 1, or fully 
one-third of its total weight. Alcohol is in a sense already partly 
water, and may be written C.H, . Н.О, or hydrated ethvlene. The 
calorific power of ethylene is 21,927 B.T.U., that of alcohol 12,744 
only. The addition of methyl, which contains double the water 
tbat ethyl contains, still further reduces the caloritic capacity, which 
for methyl is only 9,596. Benzene, on the other hand, bas a 
capacity of 18.094; etbylene of 21,927; methane of 24,017; 
acetylene of 21,856 ; ethane of 22,338, figures which, less the effect 
of endotbermism, correspond with the ratio of oxygen required to 
effect combustion. "The petroleums contain little or no oxygen, but 
have the composition C,,H»,, and are thus of much higher calorific 
capacity than the alcohols. The latter, it is true, burn with a 
smokeless flame, probably from tle presence of the molecule of 
water in their ‘composition. Тһе figures for the various hydro- 
carbons and alcohols most known are given in Kempe's Lear 
Book,” p. 148 et seq. 


Appointments Vacant. — Station superintendent at 
Hammersmith at £200 per annum; electrical engineer for Cleck- 
heaton at E200; engineer-in-charge for Paisley; shift engineers, 
inspectors, clerks and others for the Bournemouth tramways de- 
partment. 


Board of Trade and Electric Traction.—We under- 
stand tbat on Wednesday a conference took place at Westminster 
between Sir F. Hopwood and Sir H. Jekyll, of the Board of Trade, 
and the representatives of various municipal and other bodies 
relating to the new electric traction regulations of the Board of 
Trade. 


Personal.—Mr. W. H. Booth has fixed his permanent 
oftice at No. 2, Queen Anne's Gate, Westminster, and with а 
colleague, will deal with questions for testing, steam engineering, 
furnaces and combustion, water supply and hydrogeology, electric 
traction and power distribution. 


Gas Plants for Motive Power.—We have received a 
copy of & lecture on power gas, by Mr. Gerdes, of the firm of 
Julius Pintech. Oneof the items emphasised in this lecture is that 
a light bell governor placed on the gas pipe greatly conduces to 
regular working, and that dependence should not be placed on the 
main holder. Is not this, after all, the equivalent simply of the 
india-rubber bag of the town gas-engine? Mere enlarged chambers, 
of course, will not do; the cbamber should possess the power of 
rapidly contracting in volume. The author proposes a combined 
water gas and poor gas plant. He uses 12 К of carbon to produce 
22:3 M! of bydrogen and 22:3 M^ of carbonic oxide. This is bis 
water gas. It weighs 30 kilos. Then he uses 12 K carbon, from 
which he gets another 223 M of carbonic oxide and 41:2 M? of 
nitrogen. This weigbs 79˙8 K. Finally, for loss of heat and inefficiency 
he assumes to use 6 K of carbon, out of which he produces 11:15 M* 
of useless carbonidioxide with 41:2 M* of nitrogen, weighing 73:8 K. 
The total use of carbon is 20 K, and the total gas is 183:6 K, con- 
taining 29:3 cubic metres of hydrogen, 446 of carbonic oxide, 
1115 of carbon dioxide, 82:4 of nitrogen, or a total of 160'45, of 
which over a third is combustible, or, say, 414 per cent. by volume, 
with a calorific capacity of 1.200 calories per cubic metre of the 
whole product. A separate boiler to produce the steam required uses 
a fourth or a third as much fuel asthe gas producer, which seems to 
be a henvy price to pay for the additional percentage of combustible 
gas above the product of an ordinary dry producer To reduce 


plant and expense to a minimum, experiments have been made to: 


run on the suction principle, the engine drawing its gas from the 
furnace, and the air iuto tbe furnace or producer, dispensing with 
boiler and gas holder, the escaping gas at a temperature of 500" to 
700? C. being utilised to generate the 10 per cent. by weight of 
ateam required for 183°6 K of gas. The 18 K of steam contain 
11,520 cal ries. If of the escaping heat of the gas only 500° be 
utiliscd, this would represent 20,196 calories on a basis of an average 
specitic heat of 0:22 and a weight of 18376 K. Thusthe escaping gas 
should be more than sufficient to generate all the required steam. 
Tbe plant censists of producer, gas cooler, or steam generator, con- 
denser, pu'jfier and governor. Tbe whole interior is kept below 
atmospheric pressure by the action of the engine. The producer is 
charged through a rotating gate valve, and cleaned below at an 
ordinary door without interruption of work. The producer is 
entirely closed below the grate level and draws its air from outside, 
whither any gas must travel if from any cause a plenum should 
occur in the apparatus. Various other precautionary appliances are 
proviced to clear away gas from parts to be cleaned. With plant 
and engines at Нелху. Verviers, the size of which is not stated, 
the full load fuel consumption was 0°64 К per B. E. P.-hr., or, 
взу, 14 lbs of inferior coke containing 20 per cent. of water 
aud asb. The first engines used 34 cubic metres of gas per H.P.-hr.. 
but a new engine, with an additional 3 atmospheres of compres- 
sion, requires only 28 metres, and ultimately it is expected to get 
down to 05 К of coke per H.P.-bour. With Belgian anthracite only 
O44 K was needed. In setting a suction plant to work, tbe pro- 
ducer sbould be first raised to incandescence by a fan. It is 
acknowledged that previous patents for suction gas producers bave 
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been taken out, but it is claimed that they did not succeed. How- 
ever, we believe the Taylor plant is a success, and is at work at 
Messrs. Horne’s works at Islington. The old Neigand patents 
referred to by Mr. Gerdes belong to Messrs. Korting, who only 
dropped them because thev considered pressure gas plants to be 
better. One of the speakers in the discussion which followed 
seemed to be surprised that Mr. Gerdes should have found 
difficulty in using gas of 780 calories capacity per cubic 
metre, as he had himself used gas successfully as low as 629 
calories; 760 calories is about 874 B. Th. U. per cubic foot. 
This is a question of some interest. It was the excuse of low 
calorific capacity that was made to do duty by tbe unthinking 
opponents of blast furnace gas utilisation. Compression of tbe 
charge, of course, explains why such poor gas can be readily ignited. 
If the calories per cubic metre be divided by 9, the quotient will 
be very nearly the British thermal units per cubic foot, so that the 
low figure of;629 calories is almost exactly 70 B. Th. U. per cubic foot. 
The correction of the result by 1 per cent. will give the true result 
with great approximation. Thus 810 calories per M? = 90 + 90 
90:9 B. Th. U. per cubic foot; or still better, ће calories divided by 9, 
and the result increased by one-ninetieth, will be closer still, as 
8102-9 = 90. 90 + ph of 90 = 91. In these days of gas engine 
literature, it is convenient to have such approximations in mind for 
mental comparisons, 


Partridge Sparklet Fuse.—Referring to our article on 
this invention, which appears on another page, we understand that 
the device has been patented in America and Germany, as well as 
in this country. 


THE CENTRAL STATION ENGINEER. 


THE Gravesend Town Council, on June 25th, appointed Mr. 
McInnes as resident electrical engineer for a period of five years 
at a salary of £250 a year. 

Mr. J. B. Ермозхрвон, who has resigned his post of resident 
engineer to the Angus Electric Light and Power Company, 
Limited, Brechin, was presented with a case of sterling silver and 
ivory fish knives and forks by the directors, staff, and employés of 
the Brechin and Montrose districts. *Mr. Edmundson afterwards 
left for Camborne, Cornwall, previous to taking up his new post 
at Glossop. Mr. Dixon, late assistant at Motherwell, has been 
appointed Mr. Edmundson's successor. 


OITY NOTES. 


Thomas Parker. Limited. 


THE eighth annual meeting was held at the offices, Wednesfield Road, 
Wolverhampton. on Monday, Mr. W. Thomas presiding. 

The CHAIRMAN expressed regret at the absence of the chairman, 
Alderman C. T. Mander, through a recent accident. As to the 
report, on the face of it matters did not look quite so favourable as 
last year, but things were quite as eatisfactory as they could expect. 
They had passed throuvh a time of great trade depression—& 
depression which was extraordinary, especially in some trades. In 
one or two with which he was connected nothing like it had been 
previously felt. The company, in his opinion, went through it 
very well indeed. Since they commenced the business in 1894, 
they had paid dividends amounting to 60 per cent., and he thought 
that an exceilent record for such & business, which was a splendid 
property. They had 20 per cent. more orders than at the corre- 
sponding period of last year, and the prices of materials were much 
reduced, £o that altogether they were much better off. 

Mr. Tuomas PARKER. in seconding, said they bad not up to the 
present taken the public much into their confidence in respect of 
the management of tbe business; but he might say, in regard to 
the balance-sheet, that they had had one large debt which nad to 
be provided for, and that they had fully depreciated the machinery, 
&c., of the company to an amount much larger than wasthe rule with 
auch concerns. Although they did not carry so much forward to 
the reserve fund, he thought tney were very well off indeed, and 
there were plenty of orders in the shop, which was cause for 
congratulation. 

The report was adopted. 


Rand Central Electric Works. 


THE report for 1901, to be presented at tbe meeting on 8th inst., 
expresses regret tbat the war prevented the resumption of 
operations until September 22nd, 1901, and that from January 20th 
tothat date the whole of the plant was lying idle and totally 
uoremunerative, as the board were of opinion tnat it would be 
highly dan erous to re-start the works without baving such 
military protection as would practically ensure immunity from 
further raids. The statement of accounts shows a loss of £9,570, 
and adding thereto the amount eet apart for depreciation, viz., 
£8,710, and the balance brought forward from 1899 of £6,951, there 
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ү of £95,231. The revenue from all sources 
ttl d compared with £25,395 for 1900. and the 
mnc expenses, including depreciation, to £26,809, against 
pen for the previous year. The revenue derived from the 

ply of power amounted to £7,870, as against the revenue for tbe 
M ous year from the same source of £24,470. The contract 
with the Jobsnnesburg Municipality alladed to in the last report 
bas been duly completed, and is yielding a satisfactory return to 
the company. The municipality bave already given notice that 
they will reonire the full amount of power contracted for—viz., 
600 xw. within about віх montbs' time, and 700 Kw. from January 
ist of next year until the expiration of tbe agreemert. From the 
returns to hsod for the present year, which show a large increase 
each month (the power supplied for April being more than double 
that supplied in January), the directors hope that when next they 
have the honoar of calling the shareholders together they will be 
in a position to report that an increased and remunerative share of 
the business which it is expected will accrue as a result of the 
cessation of hostilities in South Africa has been secured by the 


company. 


South Wales Electric Power Distribution Company. 


Ти Fisancier and Bullionist says that the directors of the South 
Wales Electrical Power Distribution Company, Limited, state that 
the sale of the Act of Parliament obtained by the company in the 
session of 1900, and of the various contracts entered into by it, 
tothe South Wales Electrical Power Distribution Company (the 
" Parliamentary Company), in accordance with the agreement dated 
April Sto, 1902, and approved by the shareholders at the special 
por] meeting held on April 29th last, has been duly effected. 
This salo has resulted in a profit to the company of £31,508 10s. 
The directors bave determined to pay an interim dividend for the 
period to tbe 30th inst. at the rate of 10 per cent. per annum upon 
the amoubta paid up from time to time in respect. of calls due on 
Шатев This dividend will he payable on the 30th inst. The sum 
of £1,200 for remuneration to the directors, wbich was voted at the 
wpetial general meeting on April 29th last, has been paid, and out 
of the cash balance it is proposed to reserve the necessary amount 
for the inceme-tax payable in respect of the £30,000 shares and 
debenture stock of the Parliamentary Company. 


United River Plate Telephone Company. 


Tax sixteenth annual general meeting of the proprietors of this 
company was held on Tuesday at Winchester House, Mr. J. Irving 
Courtenay presiding. 

In proposing the adoption of the report, the CHAIRMAN said the 
period dealt with in the accounts, the year ending March 31st last, 
bad been in many respects a trying one for all business in the 
Rirer Plate. Short crops, followed by trade depression attended 
vith many failures, were succeeded by political disquietude and a 
тїї кате which seemed likely in December last to culminate in 
trwitable crisi However, fortunately for everyone concerned, 
thst acute stage in the affairs of Argentine was averted, and a 
mre settled feeling of security had been established than had 
ezited fora long time in that part of the world—a condition which 
would de greatly strengthened by the arbitration treaty between 
Argentina and Chili. Such a series of adverse circumstances could 
dot dat leave ite mark on every business connected with the 
euntyy—the rise in the gold premium being the principal result, 
iria matter of surprise that the rise did not reach a much 
vins figore than it did. The receipts of the company in the 
ut Plate amounted to nearly £115,000, an advance of £5,300, and 
3 oo have been more bad the gold premium remained 
ч about the average of the previous year. The balances 
slr counts were, however, converted at а higher 
ice 12 points than was the case a year ago. 

~ J, maintenance charges showed an increase of £5,000, 
„ to the higber gold premium. The full benefit 
t is hued growth of the business was, therefore, not appa- 
нй o the improvement existed none the less. The capital 
ў s 271, was £5,700 less than that of the previous year, 
1 s expected to be larger, and it would be substantially 
ate ci 0 e current 12 months. Sundry debtors, £14,265, were 

М 7 | » anno on account of advauce payments for material 
бш us eal estate in tbe River Plate was slightly more. 
ot their forth un £120,568, waa practically the same, but in view 

rab 1 ng capital expenditure, it would not remain much 
cash at Hal gure. Bills receivable amounted to £15,500, and 
airs Sup: at call to 429.098, which were both substantial 
ane The d the treasury. The capital items remained the 

+ tal ine 5 for the first time, a full years interest on 
naking ue the preference shares charged in the accounts, 

5090 vig x paid out of their profits. The reserve fund of 
year to £15 m 15 strong feature, and would be increased this 
difer hon t ui he balance of profit, £33,405, did not materially 

Iv increased bad nervous усаг; it would baue been substan- 
ie am the gold premium remained the same. With 
y a brougbt fo 
со the dir Mire to continue the dividend of 7 per cent. 

n nd pus to place £20,000 to reserve, and carry for- 
ин of e company bad recently acquired the busi- 


uenos Ayres), in which they had 

an Mh , 
bris ut comprising a system of telephone lives cou- 
etal towns with the City of Buenos Ayres, and having 


exchanges in Bahia Blanca, Mardel Plata and other important 
places in the province. The lines and plant which had been 
acquired, were to be improved and considerably extended. ‘Lhe 
directors had some time since obtained from the province of 
Cordoba, a concession which was mainly dependent for its value 
upon а supplementary one being obtained from the City of Cordoba, 
and that had been recently obtained cn favourable terms. The com- 
pany was proceeding to place in that town a thoroughly up-to-date 
telephone system, which the directors were assured would prove 
satisfactory. The c.mpany had also other improvemeats and 
additions to the business in contemplation, aud these were ia pro- 
cess of being carried out. 

Mr. F. W. Jones seconded the motion. 

Dr. ELLIS proposed an amendment to increase the dividend by ' 
the payment of a bonus, but it found no seconder, and therefore 
fell through. 

The report was then adopted. 


— 


Angus Electric Light and Power Company. 


THE annual general meeting of the above company was held at Mon- 
trose on June 18th, Dr. Stone, Montrose, presiding. The balance-sheet 
showed that the result of six months’ working had been a net profit 
of £43 4s. 64d. The capital account for Montrose amounted to 
£22,154 2s. 6d,, and that for Brechin to £18,904 21. 10d. The 
statement of electricity generated, sold, &c, showed that 12,513 
units were generated in Montrose and 18,233 in Brecbin. 

The CHatRMaN, in moving that the accounts and balance-sheet 
for the half-year ended December 31st last be adopted, said that it 
was satisfactory to be able to state that the result of the six months’ 
work, after paying all expenses, had been a net profit of 
£42 4s. 54d., which the directors proposed to carry forward. It 
was very unusual that the company was at this early stage ia a 
position of having made a profit at all. Taere had been а con- 
siderable movement in the way of introducing motors both in 
Montrose and Brechin. With regard to the lightiag, applications 
were coming in very freely. 

Mr. J. L. Акро seconded the motion, which was unanimously 
agreed to. 

Ex- Provost Scott, Brechin, was re-elected a director, while Mr. A. 
Middleton was appointed auditor iu the room of Mr. G. G. 
Vallentine, Brechin, who is removing to London. 


Edmundson's Electricity Corporation. 


THE report for the year ended March 31st last, presented at the 
meeting on Tnursday, states that, including the sum of £2,202 
brought forward from last year, the net protit, after payment of 
debenture interest, amounts to 430,962, which, together with the 
premiums received on new issues of shares and debenture stock, 
amounting to £6,807, makes a total of £37,770 to be dealt with. 
After deducting dividend on the preference shares, paid and 
accrued, amounting to £6,701, and an interim dividend at the rate 
of 5 per cent. per annum on the ordinary sbares, amounting to 
£4,437, there remains a balance of £26,631, which the directors 
recommend should be appropriated as follows:—A final dividend 
on the 35,500 ordinary shares at the rate of 9 per cent. per annum, 
making 7 per cent. forthe year; dividend at the rate of 7 per cent. 
ou 10,000 ordinary shares issued in October, 1901 ; dividend of 7 per 
cent. on tte deferred shares ; to be added to reserve fund, £10,000, 
leaving to be carried forward to next account, £6,179. Since the 
last report а central station at Newport, Isle of Wigbt, has been 
opened, aud powers bave been obtained for electric lighting at 
Ryde, Cowes and Ilfracombe. The undertaking of the Woolwich 
(District) Electric Light Company, Limited, in which Edmundson's 
Electricity Corporation has a considerable ioterest, has been sold to 
the Corporation of Woolwich upon terms which will allow of a 
return of upwards of £2 as are to the shareholders of that compauy. 
It is intended to complete the sale duriug the preseut year. During 
the year 10,000 preference shares, 10,000 ordinary shares, and £40,000 
debenture stock have been issued. 


Deutsch-Atlautische Lelegraphengesellschaft. 


TuE general meeting of the Deutsch- Atlantische Telegraphen- 
gesellschaft was held at Cologne on the Зосп ult. It was res , lved 
to duplicate the company's system tetweeu шдеп and New York, 
and to raise the capital required by the issue of 4 per cent. deben- 
tures to the nominal value of £1,000,000 in bonds of £50 each. Tue 
4 per cent. interest on these debentures 18 guarauteed by a Govera- 
ment subsidy, a proportionate amount of whicb is held in trust for 
the debenture holders. The debentures are redeemable at par from 
1905. The meeting resolved, after making due provision for 
reserve, amortisation, &c., that a dividend of 44 per cent. be distri- 
buted on the capital of Mk.21,000,000, carrying to the next account 
£9,270. The whole of the debentures have been taken up. 


— ee 


Charing Cross and Strand Electricity Supply 
Corporation.— Warrants for the interet on the 4 per cent. 
debenture stuck of this Corporation have been posted. 

Cape Electric Tramways Company.---The interim 
dividend of 6 per cent. was payable to all sbarebolders fegistered 
on 1st inst. 
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SHARE LIST OF ELECTRICAL COMPANIEB.—O»tnucd. 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 


Present Block Closing 
NAME, Dividends for 
шо в „| helam ireo years, | Quote | Qaotasion | юке 
е t 1899. 1900, 1901. Highest 
20,000 | British Aluminium 7 Y Cum. Pref. .. Е ss | A0 [ u PN ies 44— x 44— 53 vie ipei 
800, 00 Do. do. 5 & 1st Mort. Deb. Btock Red. . Stoch 86 — 86 — 90 és i 
62,071 | British Electric Traction sis ВРА РЯ oo | 10 8 6 X 9 «* 9 9, 124 — ai 12 — 13 12g | 12} 
90,000 Do. do. 6 Cum. Pref. [Ir eee eee 10 эө? TII 12 == 124 12 — 121 128 112 
600,060; Do. do. 5 5 Debentare Stock ... Stock 124 —197 [124 —127 125; | .. 
10.000 ваш паза Мы „ ие а ; 90 K* 15 % 10 0% ac 84 d — 8) | .. к 
, eee eee [ITI eee 5 == 6 oon 
50,000 [Browett, Lindley. & Co. үсү 1800), Ord „% 8 138. to 2 138. to 156. 5 
50,000 , Cum. Pref. .. «| 411. | 6 sf | 16/6 to 17/0 | 16/6 to 17/0 |. ... x) 
105,731 Brash Elecl. Enging., Ord., 1 to d. 731 .. ies 885 2 I Nil là— 1i 1i— 18 " 24| . 
150, '000 Do. do. Non eur. ap 6% Pret eae een 2 6 * 3 96 1$ - 24 1g— 21 14 20 
125,000 Do. do. 4j b. Btock 858 Stoch о 1101 —104 1101 —104 T TE 
125,0001 Do. do. 4% . 2nd Deb. Btock „+, (Stock 95 —100 95 —100 Р 
80,000 | Oailender'g Cable бшм. „Nos. 1—30, 000 b 15 « 15 * 20 9% 16 — 17 16 — 17 " 
40,000 Do. do. 5 Ф Cum. Pref. EN vas 5| ... НЕ -— 53 — (4 E4— 6 xd Ms 
90,0007 Do. do. 4j 95 1st Mort. "SE ‘tock Red wee [Stock] ... ies .. 1111 —115 109 —113xd| .. -— 
1,969,800 | Oentral London nd Ord. Btock ee e. [Stock]... - 4 91104 — 107 166 —1C9 108 | 1034 
440,100 Do. do. 49m Pret. Stock ооо see Stock [Ir een 4 165 —1¢8 106 —1C9 1051 "es 
440,100 Do. do. Det. do. dat we. [Stock -— 4 %|100 —103 103 —106 1624 | 100} 
855,000 | City and Benth London Railway ... М ess Stock 12%) 12%] 2 | 71 — 74 71 — 74 72 714 
54,000 | Crompton & Oo., Nos. 1 to 54, 000 ads 3| 7% 8% .. | 3— 3i 3— 3 341 
100,000: Бе. s Mort. Heg. Debe, 1 to 900 of „„ оз —108 9101 —106 % 
99,261 | Edison & Swan Utd. El. Let., “А” shares, £3 pd. 1 to 99,261 5| 6 24% i— 8 — ] . ID 
17,139 Do. do. do. "A" Shares, 01—017,189  ... 5| 6 2%) ... 11— 24 11— 2 " E 
844 0231 ро. do. do. 4% Deb. Btock Red see 100 eee . mr 75 — 80 73 — 77 xd ee 0 
100, 000. Do. do. 5% 2nd Deb. PORTION all på. | 100 | ... ; m 82 — 87 82 — 87 885 RS 
112,100 | Electric Construction, 1 to 112,100 ... 2. ses 2| 6%] 6% 6 V 1j— 12 11— 12 ; 
31,390 Do. do, 7 T Cum. Pref., 1 to 31 ‚390... эө» 2 eee eee eee 21— 3 2$— 3 e eee 
182,5003 Do. do. Perp. lat Mort. Deb. Btcck [III Stock eoe eee eee 89 —102 89 —10 2 0 TI) 
18,000 ‘General Elec. Co. (1900) я Cum. Pref. toe [IIl [III 10 eee eve 000 10 — 104 98—104ixd een eee 
150,000 Do. do, Mort. Deb. ive Stock 98 — 101 98 —101 see с2а 
85,000 | Henley's (W. 20 Telegraph Works, Ord. ... Те eos b | 15 #0 | 20 20 * 164 — 17 16 — 17xd| 161: 16] 
85,000 Do, do. 44 Y Pref. ... Ток 5 44 6 iis Pss 
50,0007 Do. do. 44 ort. Deb. Btock... Btock eee 111 —115 111 —115 vee ee 
000 | India-Rabber, Mia Peeks and Telegraph Works ». | 10 10 * 10 [4 aes 21 — 22 21 — 22 xd; 2111 
800,000: Do. do. do. 4 $ 1st Mort. Deb... vee | 100 .. 1100 —103 [100 —1C3 vs vis 
500 Liverpool тези: Railway, Ord. ... aes eee «e. | 10 3% si% 14% 0 а8 110 Aig— hij . - 
10,000 | Do. Pref., £10 paid [II] eee 10 ee #00 104 E 11 one * 
7,500 Parker (Thomas), 1 Limited, Ord., Nos. 1 to 7,500 . % 4101 uu s ies . кра 154— 163 з “ae 
jRosling & Fynn 6 95 Cum. Pref. е T" eu D. uus 6 БТА 19/0 to 20/0. та 185 
,350 | Telegraph n and Maintenance ... . | 18 | 15 173%| 20 %| 34 — 37 34 — 37 36 344 
250,000: Do. 49 Deb. Bds. Nos. 1 to 1 ‚500 Red. 1909 een 100 е ete eee 103 —106 101 —104 xd T eee 
000 Telegraph Manufacturing, Ord. Nos. 1 {о 25,000 eee eee 5 12 12 V eee 91 — 104 94— p see 069 
20, 000 do. 5 y 4 Om. Pri. Nos. 1 to PENN 5 өзә eee eve 54— 6 54— see ove 
540,000! Watcrloo and City Railway, Ord. Stock ожа il 100 | 8% 8 *| 3 * 93 — 96 93 — 5. 95 ois 


t Quotations op Liverpool Stoch Exchange. 1 Unless otherwise stated al] shares are fully paid. From Bradford Share List. 
Me | LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
Consolidated Telephone Construction and Maintenance, I · | Oldbam, Ashton, and ae Electric (410 pd.), Ord., 144—16. 
Nasional Electric Wiring, —1. : Do. État. rit 0 pd.), 103—104. 
* From Birmingham Share List. € From Manchester Share List. Bank rate of disccont 3 per cent. (February 6th, 1902). 
ILL 
MARKET QUOTATIONS, Wednesday, July 2nd. 
CHEMICA LS, 20. = This week. | Last week. Ino. or Deo, | METALS, 20. (eontinued.) | This week. Last week. Inc. or Dec, 
| | | 
а Acid, Hyärochlorio ee e perowt B/- | 5/. g Copper Bheet ee ee ee per ton £69 £69 
а „ Nitric " - „ per vt 22 7— 22 7 өө ў „ Rod „ per ton £69 | #69 
а „ Охајіс ee - per cv. 92 /0/ | 82/. T | 3 ка Eleotrolytio) Bars „ рег ton £68 £63 
а „ Bulphurio,..  ..  .. percwt. 5/8 | 5/8 ec 2 u " Sheets .. per ton £75 £75 | T Г 
@ Ammoniac, Bal .. per ow). 42/- 42". ' " " Rod „ porton £68 | £68 .. | 
^ Ammonia, Muríate (eryetal) . per ton £88 10 £88 10 T + " Н.О, Wire per ib. Bd, | ва, | T 1 
. perton £80 £80 | - | fEb onite Rod. oe 0 .. рег lb. 8/- l- 
~ Bleachin powder 5% .. рег ton #1 £1 | oa L ^o ЛӘ Sheet бә 50 „per lb. 5/- 5/- 
а Bisulphide of Carbon .. „ рег ton £15 | £15 * | n German Bilver Wire 59 .. per lb, L5 | 1/6 
a Borax " ve - „„ per ton | £18 £18 | h Gutta-peroha fine .. T ee per lb. NI. 9/- | 
а Bensole (90 d ee АА ee per gal, | q/- 7. h Indis-rubber, Рага fine .. ss per Ib, | 2/114 to 8/04 2 x хо 8/0} 
s (50/ - „per gal 5/8 5/8 Iron, Charcoal Sheets per ton £18 T 
- ol Sulphate” - per ton 419 | £19 4 „ Pig (Cleveland warrants) . per ton 49 9 | i9, 8 Id. ino. 
a Lead, Nitrato .. - .. рег ton £24 £94 í , Forgings, according to gise per ton| From £11 From £11 | .. 
а „ White Sugár .. „ per ton 481 £ é „ Berap, heavy. per ёоп 47/6 to 50/- | 47/6 to 650% 
E SI deque а F „ рег n | c e £2* 10 | ee € » Wire, galvanised No, B ,. per ton 22 Аа | ais c6 
a Metbylated Bpir А per gal, 2j 2/8 os (£11 76 | E 
a Naphtha, Solvent (90%, at 180°C), per gal. 5/8 5/6 xci | 9 Lead, Englieb Ingot per ton to | to£i110] | 
a Potash, Bichromate, in casks.. per Ib. Bd, Bd, bv „ — Bheci „„ per ton £13 £18 
- n _Ововёіс (76/8096) e. per ton £24 | £24 ee — Manganin Wire No, 8 „per lb. Rj- Bj- 
n . Bisulpbate - «+ per ton £85 £85 | - g Mercury per bot. £8 15 £8 15 
Y Bhellac  .. „„ per cwt, 110j. 110/- y d Mica (in original cases), small . per lb, | Bd.*09d. | Bd. to 9d. 
a Bulpbate of Magneria .. „„ per ton £410 | £410 s d a РА з medium per]b.| 1/9 to 2/9 1/9 to 2/9 ee 
a Bulpbur, Sublimed Flowers .. Per ton £05 | £66 0 d „ large .. per Ib. 8/8 to 7/8 | 8/8 to 7/9 es 
a " m (e „ рег ton 26 10 £5 10 ee p Phosphor Bronze, plain csatin per Ib, |114. to 1/2 |11id.to 1/2 ee 
a " Lom „„ per ton | £5 #5 - p " rolled bars & ro У рег lb, | I/ to 1/8 | lj. to 1/8 
а Soda, сано ҮТ с %) .. perton| £10 16 £10 15 * p 10 vip abest рег lb. From 1/2 | From 1/2 
a „ Cryrtal s. рег ton £8 £8 90 oPlatipum .. per oz, £41 £41 | 
a Bichromate, en ver Ib. 24d. 24d. oe p — Bronze Wire T per Ib, E to D 91, to 1/- | 
| Steel, Magnet, aco’d'ng to dero’p’ Й per ton; From £ to £40 ee 
METALS. &о. | | i: м шз «oe E. £58 F 
125 to £127 to} м 
b Alon inium Ingots, іп ton lots per ton £148 £148 A g Tin, block .. T „ „„ per ton | £197 £159 | £2 dec, 
b m Wire, in ton lots pe? ton £294 £224 se gw» (ой „„ T „ per lb, 16 176 ji 
b Abest, in ton lots per ton £191 £191 es "m „ wire, Nos. 1 #0 18 .. „ per lb. 16 1/1 Id. deo. 
P Babbitt’s meta) ingots.. per ton £40 to £140 £40 to 4140 bs p White Anti- friction Metals — 
e Brecrirelied mote) # 1012" basis per Id. 63a, nid. zi " White Ant” brand. per don] £36 to £6)| £95 to £66 T 
с Tute [brezed) .. „ per Ib, 84d. Ad. + j Yarne, 2/100 Grey Cotton, cn ep'ls per Ib. 7d. 7d. Ф. 
1 " M — drawn) LES per Ib, 7d. 7 * ee H "n в les. Flax n * * per Ib, bid. 574. ** 
€ u Wire, T „ per Id. 7d. 7d. es % 8р!у10 ibe, Russian s. per ib, 3d. Bind, - 
- Сосоєғ Tubes (brased) per Id. d. Eid, of ý » 101lbs, Russian, single ,. per lb, did. 44. бө 
n (804 йтатт).„ per Ib. d. 9d. es { и 180 be. Jute тоте... der ion 2102 6 410 2 6 ae 
" Copper Bars (bert celectcd) ., рет ton £69 £69 ee Zinc, 8b'», (Vielle Montagne vnd. ver ton 473 £2 10 108. inc, 
a Messrs. G. Boor & f India-Rubber, G.-P. and Teleg. Works k Messrs. Morris Ashby, Limited. E 
Quotations b The British — 94 Co., Ltd, Quotations |? Messrs. James & Shakspeare, [Co., Ltd, Quotations m Messrs. W. T, Glover & Co., Ltd, 
pupplied by’) ° ¢ Messrs. Thos. Bolton & Sons, h Messrs, Ed pers зе : 4 - n Messrs. P, Ormiston & Sons. {. 
р d Messrs. nd & Bons, supplied by | ( Messrs. Bolling supplied by], Mesire, Johnson, Matthey & Co., Lid. 
в Messrs, Bmith & Co, ) Mestre, Walter H, Hindley ё Co, Phosphor Bronze Company, Lid 
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CURRENT SPECIFICATIONS. 


CIL—BECKENHAM INCANDESCENT LAMPS. 


SUMMARY. 


e* 

Extent of Contract. —Supply during a period of three years of 
approximately 15,000 incandescent lamps of various candle-powers. 
Candle- Power Specified. —5-0.P., 8-0.P., 16- C. P., 25·C. p. and 32-c P. 

Voltage of Supply. — 206 volts. 

Form of Order. — Lamps to be ordered in lots of 500, and not less 
than 50 of any particular size. 

Time for Delivery.—Orders for ordinary types of lamps to be 
executed within 14 days of order. 

Tests, —10 per cent. of lamps supplied will be tested at generating 
station for length of life and efficiency, and if found defective the 
price paid for same will be adjusted in accordance with formula 
below. ` 

Packing and Breakages.—Contractor to be responsible for all 
breakages occurring in transit. 

Terms of Payment.—80 per cent. within one month after 
conclusion of testa, 20 per cent. at end of following months. 


The specification for the supply of there lamps has been pre- 
by Mr. R. P. Wilson, the consulting electrical engineer to 
the Urban District Council. The tenders are to be based upon the 
supply within a period of three years from date of signing the 
contract of the whole of the glow lamps required, approximately 
15,000 of various sizes. The voltage of supply is 206 volte, and 
schedule prices per 100 are to be given for 5, 8, 16, 25, and 32-с.р. 
ordinary lamps, and prices per dozen for colouring and frosting 
lamps, also for flame and silvered lamps. The contractor is to 
state the results he is pre to guarantee for each size of lamp 
as follows:—(a) length of life in hours; (5) total candle-power- 
hours, and (c) watts per candle-power at maximum, mean and 
minimum. 
The cost per candle-power-hour is also to be given calculated in 
the following manner :— | 
(Price per unit (6d.) x total units consumed) + price 
of lamp in pence. 
Total candie-power-hours. 


The price to be paid for the lamps as compared with the price 
quoted shall be reduced by a percentage which sball be the same as 
that by which the results obtained fall below the guarantee. 

Alllamps are to be of the screw or bayonet type, suitable for 
fixing in ordinary holdera. 

The terms of payment are satisfactory, and it is stipulated that 
if the tests are carried out within one month of delivery of the 
various consignments of lamps, it shall be assumed by the 
contractor that they are satisfactory. 

The particulars asked for, and the tests specified, seem on the 
whole reasonable, though we doubt whether the purchasers will for 
long continue to make life tests at their own expense, both of lamps 
and energy upon 10 per cent. of their entire purchase of lamps. 


—— E | 


LONDON COUNTY COUNCIL. 


AT last week's meeting of the Council it was decided to lend 
£28,015 to the Bermondsey Borough Council for electric lighting 
and refuse destructor purposes, and £8,630 to the Islington Council 
for electric lighting works. | 

Arbitration Clause in Engineering Contracts.—The General Pur- 
poses Committee reminded the meeting of the reference to consider 
the advisability of modifying the arbitration clause in the Council's 
contract so that, whilst questions affecting the conduct of the works 
should remain subject to the sole control and decision of the chief 
officers of the Council, questions of dispute relating to accounts and 
claims should be referred to an independent and outside arbitrator, 
and then only on the termination of the contract. In the opinion 
of the engineer the proposed modification was desirable, and the 
Committee remarked that the principle of outside arbitration as 
regarded matters of account and claims was already recognised in 
the case of contracts for architectural works. The Committee con- 
sidered that the principle should be extended to engineering con- 
tracts, and théy submitted the following clause, which the Council 
decided to insert in all snch contracts in the future:— 
418205, if at any time before completion of the works any question, dispute or 

ifference shall arise between the Council or the engineer on their behalf and 
the contractors as to the construction of this contract, or as to any matter or 
ping arising under or out of this contract, then such question, disputo or 

inerence (unless it relate to matters and things which are under the terms of 
this contract left to the final decision, requisition, certificate or order of the 
enginedr) shall be referred to the determination of the engineer, whose decition 
al be abided by until the completion of the works, when such questions, 

ferences and disputes may as hereinafter provided for be referred to tho 
decision of the arbitrator. 

ш the completion of the works there shall remain any question, difference 
Ot dispute upon any of the matters or things referred to or specified in the first 
wird this clause, or as to payments to be made to the contractors, the same 
ч be referred to the award nnd decision of or failing 
и of some other person to be mutually agreed upon, от failing agreement to 
en other engineer to be appointed by the President for the time beiog of the 
bel tution of Civil Engineers, whose decision shall be final and conolusivo 
arbi the parties, The provisions of Arbitration Act, 1899, shall apply to any 

under this clause, 


Underground Telephone Works.—The report of the Public Control 
Committee recalled the fact that in 1897 the Council laid down 
certain conditions which were to be embodied in an agreement with 
the National Telephone Company with regard to the placing of 
cables underground. Since then the Council had, on several occa- 
sions, given sanction, subject to the company undertaking to abide 
by those conditions, to works in accórdance with plans submitted, 
but the negotiations with regard to the proposed agreement were 
not concluded. It was, however, considered that in respect of the 
works conditionally sanctioned the company should be required to 
enter into an agreement to comply with the undermentioned con- 
ditions in part accordance with undertakings given by the company, 
compliance with the other of those conditions being waived in rela- 
tion to these works, The conditions in question were :— 


1, That if and whenever the Council or the road authority have power in any 
way to alter or widen any street or part of a street in which any line of the 
company is leid, or have power to place any rest, shelter, urinal, or convenience 
in or under any such street, or part of a street, the Council or road authority 
may, it they think fit (having given as least one montb's previous notice in 
writing to the company ot their intention so to do), require the company to 
alter any such line, or a portion of such linc, or to remove the tame to such 
position as the Council or road authority may require, and thereupon the com- 
pany sball, with all reasonable despatch, at its own expense, and without any 
claim for compensation against the taid Council or road authority, proceed to 
alter or remove such line or portion of line as the Council or road authority 
may require. 

2. That, if and whenever the Council desires to adopt electric traction on 
any tramway belonging to or leased by, or under the contro! of the Council, 
which passes along any street or part of a street in which any line of the com- 
pany is laid, the Council may, if it thinks fit (baving given at least one month's 
previous notice in writing tn the company of intention so to do), require thc 
company to alter any such line, or portion of such line, or to remove the samo 
to such position as the Council may require, and thereupon the company eball, 
with all ressonable despatch, at its own expense, and witbout any claim for 
compensation against the Council or its lessees, proceed to make such alteration 
in'the position of such line or portion of line as the Counoil may require, and 
ғо long as no earth return but а complete metallic circuit is provided and used, 
the Council or its leesecs sball not be liable to the company for any interference 
with, or prejudicial effects produced upon, the cables or wires, or the working 
of the same, or upon the operations of the company, by reason of such use of 
electricity upon such tramway. 


The Committee proceeded to state that this agreement had never 
been carried out, owing to the dispute which arose between the 


company and the Council and the litigation which ensued, but the 


Council's solicitor had recently inquired whether the company was 
now willing to enter into such an agreement. The company had, 
however, replied that it did not see any necessity for a formal 
agreement, but it stated that it was prepared to adhere to the two 
conditions in question. As the company was williog to fulfil its 
undertaking, the Committee recommended the Council to take no 
further action in the matter. The recommendation was, however, 
taken back by the chairman of the Committee ia order to consider 
the question of compliance with the other conditions contained in 
the uncompleted agreement. 

Proposed Company <Amalgamation.—The Highways Committee 
reported having considered a notice from the Lewisham and Dis- 
trict Electric Supply Company of intention to lay high and low 
tension mains in various streets. These works were disapproved by 
the Council three months ago, ae the company had no generating 
station within its area of supply, and the Council had no reliable 
information as to whence the company would obtain a supply of 
electrical energy. It had now been ascertained that the company 
intended, in conjunction with tho Blackheath and Greenwich 
Electric Light Company, to apply in the next session for powers 
which would practically amount to an amalgamation of the two 
undertakings, so that the mains laid by the first company would be 
furnished with energy from a generatuiz station belonging to the 
latter company. In the circumstances, and esy^^is!!v having regard 
to representations made as to the urgent demand for electric ligbt 
at Lewisham, the Committee thought that the proposed works 
might now be approved, subject to special conditions being 
attached with & view to the protection of the tramways in the 
thoroughfares specified in the notice in the event of the lines being 
reconstructed for electric traction. A recommendation to this effect 
was carried. 

Electric Tramway Schemes.—The Council adjourned a lengthy 
report by the Highways Committee relating to new tramway 
schemes proposed to be promoted in the next Session of 
Parliament. j 
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THE PROGRESS OF ELECTRIC SPACE 
TELEGRAPHY.* 


By d. MARCONI. 


(Continued from Vol. 50, page 1081.) 


ANOTHER successful system of tuning or syntonising the apparatus 
was the outcome of a series of experiments carried out with the dis- 
charge of condenser or Leyden jar circuits. I tried by means of 
associating with the radiating wire or capacity, a condenter circuit 
which is known to be a persistent oecillator, to eet up the requircd 
number of oscillations in the radiator. An arrangement consisting 
of a circuit containing a condenser and a spark gap constitutes а 
very persistent oscillator. Prof. Lodge has shown us how by 
placing it near another similar circuit it is possible to demonstrate 


* Diecourse delivered at the Royal Institution, London, on 
Friday, June 13th, for a copy of which we are indebted to Marconi's 
Wireless Telegrap h Company, Limited, 
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interesting effects of resonance by the experiment usually referred | 


to as that of Lodge's syntonic jars. 
But, ва Lodge ints out, “A closed circuit such as this, is a 
feeble radiator and a feeble absorber, so that it is not adapted for 
action at a distance.” I very much doubt if it, would be possible 
to affect an ordinary receiver at even a few bundred yards. 
It ig, however, interesting to notice how easy it is to cause the 
energy contained in the circuit of this arrangement to radiate into 


space. 

It is sufficient to place near one of ita sides a straight metal rod or 
good electrical radiator, the only other condition necessary for long- 
distance transmission being that the period of oscillation of the 
wire or rod should be equal to that of the nearly closed circuit. 
Stronger effects of radiation are obtained if the radiating conductor 
is partly bent round the circuit containing the condenser (so as to 
resemble the circuits of a transformer). 

My first trials with this system were not successful in consequence 
of the fact that I had not recognised the necessity of attempting to 
tune to the same period of electrical oscillation (or octaves), the 
two electrical circuits of the transmitting arrangement ee 


mme 


Tia. 1. 


circuits being the circuit consisting of thc condenser and primary 
of the. transformer, aud the aerial or radiating conductor and 
secondary of the transformer) Unless this condition is fulfilled, 
the different periods of the two conductors create oscillations of & 
different frequency and phase in each circuit, with the result that 
the effecta obtained are feeble and unsatisfactory on a tuned receiver. 
The syntonised transmitter is shown in fig. 1. The period of oscilla- 
tion of the vertical conductor A can be increased by introducing 


D 
a озова 


Fic. 2. 


turns of wire, or decreased by diminishing their number, or by intro- 
ducing a condenser in series with it. The condenser in the primary 
circuit is constracted in such a manner as to render it possible to 
vary its electrical capacity. 

The receiving station arrangements are shown in fig. 2. Here we 
have a vertical conductor connected to earth through the primary of 
a transformer, the secondary circuit of which is joined to the 
coherer or detector. In order to make the taning more marked, I 
place an adjustable condenser across the coherer in fig. 3. Now in 
order to obtain best results it is necessary that the free period of 
electrical oscillation of the vertical wire primary of transformer 
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and earth connection should be in electrical resonance with the 
second circuit of the transformer, which includes the condenser. I 
stated that in order бо make the tuning more marked, a condenser 
is placed across the coherer. This condenser increases the capacity 
of the secondary resonating circuit of the transformer, and in the 
case of a large series of comparatively feeble, but properly timed 
electrical oscillations being received, the effect of the sare is 
summed up, until the E.M.F. at the terminals of the coherer is 
sufficient to break down its insulation, and cause a signal to be 
recorded. 

In order that the two systems, transmitter and receiver, should 
be in tune, it is necessary (if we assume the resistance to be very 
small of négligible) that the product of the capacity and inductance 
in all four circuits should be equal. 

It is easy to understand that if we have several stations, each 
tuned toa different period of electrical vibration, and of which 
the corresponding inductance and capacity at the transmitting 
station are known, it will not be difficult to transmit to any one of 
them, without danger of the message being picked up by the other 


stations for which it is not intended. But better than this, we can. 


connect to the same vertical sending wire, through connections of 
different inductance, several differently tuned transmitters, and 
to the receiving vertical wire a number of corresponding receivers. 
Different messages can be sent by each transmitter connected to the 
same radiating wire simultaneously, and received equally simultane- 
ously, by the vertical wire connected to differently tuned receivers. 
This result, which I believe was quite novel at the time, I showed 
to several friends of mine, including Dr. J. A. Fleming, F. R. S., 
nearly two years ago. Dr. Fleming made mention of the results 
o had scen in а letter to the London Times, dated October 4th, 
1900. 
I have further noticed that the tuning can be further improved 
by the combinalion of the two systems described. In this case 
the cylinders are connected to the secondary of the transmitting 
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transformer and the receiver to a properly- tuned induction coil, and 
all circuits must be tuned to the same period, as already deseribed. 
This arrangement is going to be further tested in long- distance 
experiments shortly to be undertaken between England and 


Canada. | 
Тһе syntonic systems have not been applied generally to ships, 


as it has always been considered an advantage that each ship 


should be able, especially in case of distress, to call up any other 
ship or ships which may happen to be at the time within the range 
of its transmitter, but in the case of land stations the syntonic 
method has been applied in several instances where necessity 
demanded it. Thus at the testing stations which maintain com- 
munication between Bt. Catherine's, Isle of Wight, and Poole, in 
Dorset, when electric waves of & certain frequency are used, no 
interference whatever can be caused by the working of the 
Admiralty installations in the vicinity. The long-distance station 


. at Poldhu, Cornwall, is able to transmit signals decipherable on а 


tuned receiver on a ship at over 1,000 miles' distance, whilst the 
Lloyd’s Wireless Station at the Lizard, only seven miles away, 18 
not affected by the powerful waves radiated from Poldhu if tuned 


I am not at all prepared to say that under no possible circum- 
stances could a wireless message transmitted between gyntonic 
instruments be tapped or interfered with, but I wish to oint out 
that it is now possible to work a considerable number o wireless 
telegraph stations simultaneously in the vicinity of each other with- 
out the messages suffering from any interference. Of course, if a 
powerful transmitter giving off waves of different frequencies is 
actuated near one of the receiving stations, it may prevent the 
reception of messages, but the ordinary systeme of communication 
through wires may be likewise affected. 


(То be continued.) 
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THE ARBITRATION BETWEEN THE 
METROPOLITAN ELECTRIC SUPPLY COM- 
PANY AND THE MARYLEBONE 
BOROUGH COUNCIL. 


(Continued from Vol. 50, page 1083.) 


Lrevt.-Cor. CROMPTON, cross-examined, said he assumed a much 
lower price for lighting than Mr. Conacher, which would increase the 
certainty of getting the load. At present electricity for the 
purpc ses of heating and cooking was a luxury, as there was little 
encouragement for manufacturers so long as they were obliged to 
use it at 5d. or 6d. a unit. 

Re-examined by Mr. Cripps, witness said he believed that by the 
year 1921 90 per cent. of the people who used artificial light would 
take it in the form of electricity. 

In 1931 what is your idea of the price for lighting and for 
purposes other than lighting ?— The price for lighting in 1931 would 
be 340., and for power 14d. It was on those prices that he had 
formed his estimate of custom. 

Mr. 8. Z. de Ferranti, replying to Mr. Cripps, said he was a member 
of the Institution of Civil Engineers and a vice-president of 
tbe Institution of Electrical Engineers. He had been engaged in 
electric lighting and other electrical work for 22 years. Since its 
inception he bad been acquainted with the Metropolitan Electric 
Supply ыры He knew Mr. Gordon, who started it. Con- 
sidering the largeness of the area to be dealt with, and that it had 
to be attacked pretty quietly, he thought if was wise for the com- 
pany to have started as i¢ did with an installation for the high 

alternating system. He thought it was the general opinion 
tbat tbe alteration the company were now making was the right 
thiog to do considering the amount of the demand and the area to 
be dealt with. He thought that the large generating station which 
they were laying down at Willesden was & necessity. He was the 
pioneer of that doctrine, although at a time when it was too early for 
commercial purposes. He always looked at it from the point of view 
of gas, and he thought that internal stations must be a nuisance in a 
large city, and become more and more so. Now the doctrine 
seemed to be recognised all the world over that it was best to supply 
large cities from the outside. He had been over all the plant of the 
company ; some of it was old, and not so good as if put in to-day, 
but the simple meaning of that was that if it had been more up to 
date, more money would have been made by it, and the thing would 
have shown a greater profit. That had been the handicap of the 
undertaking. The plant had been kept thoroughly well up to date 
as regarded condition, it was in good working order, and was able 
to maintain an efficient service. As to the suggested depreciation 
of the mains of the company, witness said that the condition of the 
rubber mains was excellent, and he would not like to predict when 
they would become useless, there was no sign yet. The rest of the 
mains were manufactured by his firm, and neither in their case did 
there appear to be the least sign of deterioration or of the mains 
becoming obsolete; they were of the most permanent character 
possible. He considered himself that in 1931 those mains would be 
in no sense commercially inferior to what they were to-day. 
Regarding the expectations of increased consumers, witness said 
that at present the progress was rapid and continuous, and they did 
not in any way appear to have touched the limit. He considered 
that ithe estimate of the units to be sold at Marylebone was a 
maintainable one. As to price, he thought that Colonel Crompton's 
price was unnecessarily high. He thought the company would be 
able to sell units both for lighting and power and get a better result 
than Mr. Conacher arrived at. The whole tendency of the present 
age Was an immense development in the use of electricity for all 
sorte of purposes, and many sources of demand were sure to arise in 
the fature that were not within our knowledge at the present day. 
It was hard to set a limit as to what uses electricity would 
be put to. Every year fresh applications were made for it, and 
it was quite outside one's knowledge how far it would 
go. He thought the only thing reasonable within their 


knowledge was to say that it would not go less than а certain . 


amount, but with regard to figures put in by Col. Crompton, he 
thought it would be rash to say that electricity would not be sold 
at more than 50,000,000 units. He certainly thought it would be 
safe to predict that as the minimum, bul it would be very unsafe to 
predict that it would not exceed that. He agreed with Col. Crompton 
as to the various uses to which he thought that electricity might be 
applied. On the question of price, he thought it would pay the 
company to bring it below the 2d, and that the result would be 
that the public would get more for their money, and the under- 
taking would remain of about the same value to the proprietors. 
He was inclined to think that the load would grow more rapidly 
than Mr. Conacher estimated in his tables. As to the saving to be 
effected in expenses, he agreed generally with the evidence that 
had been given on that point. 

Have the company in your view installed as much plant as the 
areas within] 
put in plant up to the last kilowatt in their property at Marylebone, 
and consider that they have put in more plant than was really good 
for the best economical results—that is to say, the stations are 
crowded to the last limit. Continuing, witness said he believed 
that even earlier than 1921, the load factor would go up to 20 per 
cent. The Charing Cross Company last усаг had a load factor of 
rather over 18 per cent. He looked upon Marylebone as it stood at 
Present as quite behind-hand in the way of load factor. Аз they 
obtained the demand for purposes other than lighting, the load 
Inter inerensed, and the taking of small consumers also tended to 


farylebone are capable of holding ?-+Yes. they have 


improve the load factor. It was not the good houses where people 
were out of town for a portion of the year that were so good for 
electric lighting. It was thought so at first, but it was the smaller 
houses that gave the best load factor. That they found in the 
Portsmouth installation when they bad the good customers 
as they were considered. It was not nearly so valuable as when 
they got the slummy sort of districts; these burned the light for 
long hours, and greatly improved the undertaking. The tendency 
had been in Marylebone, with a lot of rich customers, to take them 
first, especially where they had the individual transformers, and it 
was costly to connect a new customer; if a small consumer, he 
was hardly worth putting on. With the new system that did not 
apply ; they could take advantage of thc small customers, and that 
would greatly improve the load factor. He fully considered that 
the net results estimated by Mr. Conacher would be realised. He 
thought that the depreciation of 1 per cent. was sufficient. It was 
not his view that the witnesses had over-estimated the future of 
the electrical industry in connection with a company of that kind ; 
estimates had generally been wrong on the otber side. They had 
had no idea what the business was going to grow to, and had been 
surprised at its growth, and he thought with regard to this mátter 
that, whatever the estimate was, the company stood to lose in part 
ing with such a thing as a public electric supply. 

Mr. Conacher, recalled, was re-examined by Mr. Cripps. He 
repudiated the suggestion that the company had designedly worked 
its undertaking so as to make Willesden essential to the Corpora- 
tion of Marylebone. As a matter of fact, the generating plant in 
the area had been worked to its full capacity, and no plant had 
been installed outside Marylebone, for which there was room in 
either of the generating stationsthere. He had based his estimate 
as to the probable increase of consumers in the future on the propor- 
tion of houses in the district. Colonel Crompton and Mr. Swin- 
burne took a much more optimistic view about the future as far as 
motor business was concerned than he did, but then he did not 
know much about the motor industry, as his knowledge of that 
business was necessarily limited to the experience of the Metro- 
politan Company. It was a fact that, up to this time, they had 
rather discouraged than encouraged the use of energy for otherthan 
lighting purposes. If they got a larger demand for other than 
lighting purposes they would get a better load factor. Averaging 
the profits over the whole period of 42 years on the basis of his calcu- 
lations, it would give a return of 10°80 per cent. on the share capital. 
At the end of that period of 42 years, as far as their business was 
concerred, they would lose it without compensation. The terms 
of purchase in the Act of 1882 allowed nothing for goodwill 
or profit. They would get back the then value of the plant, and 
80 on. 

Mr. Daniel Watney, a surveyor, said that he had considered the 
matter of the transfer of the company's works to the Marylebone 
Borough Qouncil, and had had furnished him by Mr. Conacher the 
tables which he had put before the tribunal. He had taken the 
gross earnings at £103,937. 

Mr. R. A. Todd, recalled, in reply to Mr. Fletcher Moulton, said 
he certainly estimated that the supply per consumer would increase 
in the future. 5 

By Mr. Cripps: Had the water softeners and detartarisers been 
put in earlier they would have constituted a saving to the company, 
and would have given & better return as regarded the net revenue. 
He agreed with Col. Crompton in thinking that in the future the 
company ought to get a load factor of 20 per cent. 

Mr. J. Swinburne was also recalled for cross-examination by Mr. 
Fletcher Moulton, and, replying to questions, said that in his view 
а well-managed company would have its prices so low for its own 
good that it would not pay for competition to start. 

Mr. Fletcher Moulton said they would remember the point that 
was raised with regard to special contracta in mid-London and 
West London. They had examined the mid-London supply, and 
had discovered that 80 per cent. of the lighting supply was under 
Special contract. 'lhey could not by auy possibility have 80 per 
cent. of exceptions to & rule. He submitted, therefore, that they 
ought to have full liberty to put those matters before the tribunal, 
on the ground that the scale in mid-London was represented by 
wbat were called special contracts, and not by the printed figure. 

Mr. C. A. Russell, K.C., the umpire, said he would like to hear 
what Mr. Moulton had to say on that point at the end of the evidence 
of Mr. Swinburne. · 

Mr. Swinburne's cross-examination was then proceeded with. 
Witness said he had attempted to prophesy as to what the consumers 
would number in future years, and had arrived at his conclusions by 
assuming that & certain percentage of those who were new con- 
sumers would be taken on every year. His estimate of the use of 
electricity was very largely based on the idea that it was going to 
be largely used for non-lighting purposes. He had assumed the 
selling price to be the same, although he knew it would go down. 
His estimate for lighting was 30 millions, and for power 25 millions, 
but if the price for power was reduced it would go up very largely. 
The tribunal adjourned. 

Mr. Swinburne, re-examined by Mr. Balfour Browne, said that the 
effect of the Nernst lamp would be to make the light cheaper, which in 
its turn would tend to ely increase the demand. His experience 
had been that where lighting was increasing, the demand for energy 
for power was increasing in a greater ratio. The electric industry 
started as an electric light industry, and was called by that name 
even now. The use for motors was subsequent, and he had no 
doubt that the growth of motors would overtake the lighting. In 
the future he saw a great number of cases for electrical energy, 
which it had not been put to up to the present time. The experience 
of Germany showed that those opportunities for on existed. 
There were a great many 3 in Marylebone w would 
take the energy, With a price of 20. per unit fer moter power, he 
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certainly thought that the amount he had calculated upon would be 
taken in the future. He bad not gone into the cuestion of the 
future price fcr lighting, but at the present price he estimated that 
30,000,000 units would be taken. If the price were reduced, the 
consumption would undoubtedly be larger, but it did not make 
much difference in the final calculation, for reductíon of price 
meant reduction of profits. 

Mr. G. A. Wilkinson, examined by Mr. Cripps, said he had had 
many years' experience in surveying. Witness then explained the 
stepshe had taken to arrive at the number of years’ purchase which 

ta be applied to different parts of the company’s claim, and 
said he had arrived at the figure of £2,733,020, which he thought 
was a fair figure at which to capitalise the interests of the 


com А 

Mr. H. W. Manly, actuary to the Equitable Life Assurance Com- 
pany, said he had considered from an actuarial point of view, the 
figures which Mr. Conacher had put in. He accepted the statement 
made by Mr. Conacher that in 1904, the would be getting 
a net revenue of £72,473 in respect of matters which it already had 
in hand, and he looked upon that as a secured profit. He hai 
taken a 34 per cent. table in capitalising the £72,473, whioh gave 
£1,299,164. The element of future profit he had considered to be 
subject to contingencies, and although it could be estimated fairly 
well for some years hence, he thought the estimate for a long 
period might be considered as perbaps a little problematical. He 
had therefore calculated the profit for 1905 over the £72,473 at 
33 per cent., and then for each succeeding year he had increased 
the rate of interest by 4 per cent. Adopting that system, the 
aggregate increase of 1 came to £640,288. His figures therc- 
fore were—as regarded future profits, £640,288; and as regarded 
profits considered as secured, £1,299,164; making a total of 
£1,939,452. To that wculd have to be added the severance and 
other items with which he had not dealt, as they were not actuarial 
matters. From his experience as an actuary, assuming that Mr. 
Conacher's figures were well calculated, he thought that would bea 
fair way of capitalising their value. - 

Mr. Robert Hammond, member of the Institution of Civil 
Engineers, &., said he bad been engaged in electric lighting for 
about 25 years. During the early part of that time he acted exclu- 
sively as a contractor, but for the past 10 years he had acted simply 
in the capacity of corsulting electrical engineer, particularly on 
bebalf of local authorities. The total value of electrical engineering 
works erected, or in course of erection, under his superintendence 
amounted to many millions of pounds. He had bad an opportunity 
of watching the development of electric lighting from the begin- 
ning. It was true that tre alternating high-pressure house-to-house 
transformer system had undoubtedly great advantages as a pioneer 
system. It was upon that system that they started the undertakings 
which had since proved successful at West Brompton. Almost all 
the work of importance that he had carried out was upon the system 
which was adopted by the Metropolitan Company, of distributing 
by high pressure alternating currents and transforming the pressure 
to low pressure in the houses of the consumers, He had acted for 
some years as consulting engineer to the City of Sheffield. 'Thesame 
&ystem was put in force there, and also at Leeds, where helaid down 
the pioneer worksin 1892. Since thattime inall thote places the bouse- 
to-house system had been abolished in favour of banked transformers, 
and low pressure distribution. The capital expense incurred by 
ста that very considerable change had been justified by financial 
resulte. 

The Umpire said he had not beard it seriously disputed that the 
change over after a certain point from the house-to-house trans- 
(ошеа to the continuous current was а proper and beneficial 
change. 

Sir Edward Clarke remarked that, subject to the question of the 
cost which it threw upon the pertons who carried it out, it seemed 
to him tbat that was not a point for controversy. 

Mr. Balfour Browne, to the witness : The revenue from the sale of 
current in 1£01 was, in thecateof the Metropolitan Company, morethan 
eight times that of its first completed yearof work; is that conform- 
able with your experience, and tbat even greater results might be 
obtained ?—Yes. The increase in the number cf units per lamp in 
the Metropolitan Company from 13:87 in 1893 to 18 GO in 1901, was 
continued witness, by no means abnormal. They found the каше 
increase going on in other places. The amounts charged by the 
company during tke last four years for meter rents were, in his 


opinion, reasonable, and he ccnsidered that the company might 


rely upon a continucus source of profit from the rental of meters. 


. In the case of the bulk of consumers there was undoubtedly a ten- 


. dency to increase the number of lamps. 


On the question of pri 
he considered that tke charge for motor power at dd. per unit which 
was estimated, would te the charge by the Metropolitan Company 
from 1914 onwards, cr a lower one. He had had considerable expe- 
rience of Germany, aod his experience cf various towns there, such 
as Frankfurt, Stuttgart and Strasburg, showed that the amount of 
energy taken for power purposes was rapidly overtaking the 
amount used for lighting; his opinion was, that if the power 
business was pushed in Marylebone thc same thing would take 
place there. 
tricity might be applied for power purposes, and be consider 

it would not be at all an шыде. estimate to ead that 
10,000,000 units might be used for traction by the end of 1931. He 


agreed with Mr. Swinburne that 25,000,000 units was not an exces- 


five amount to look forward to, 


and that Mr. Conacher in his 


table had put it at too low an amount. 
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petition, with the servioe the company was giving in Marylebone, he 
thought it might feel absolutely free from competition. The cəm- 
pany had given evidence of its intention to mend its ways by the 
very great change that it bad made in its services; by its Willesden 


'station, and by everything it was doing, it showed that it was 


meeting the demand. If it was to lower its prices in'Marylebone, 
it would doa very much larger business. 

Sir William Preece, replying to Mr. Balfour Browne, said he had 
had large experience in al] questions of electrical energy, and he 
was consultiog engineer to the Metropolitan Company. He had, 
with the other engineers, considered the tables that had been put 
in, and agreed with them. He had absolute confidence that the 
25 million units would be obtained in Marylebone. 

This concluded the case for the oompany, and after some dit 
cussion, the proceedings were adjourned until Monday, August 4th, 
when Sir Edward Clarke will open the case for the Marylebone 
Borough Council. If the proceedings ave not concluded within a 
8 from that date, they will probably stand adjourned until 

tober. 


ASSOCIATION OF GERMAN ELECTRICAL 
ENGINEERS. 


How THE Номв Orgice Assists Teutonic Companies. THE 


CaUSES OF THE PBECARIOUS COMMERCIAL POSITION. 


THE Association of German Electrical Engineers, whose tenth 
annual meeting has just been held at Dusseldorf, now comprises a 
membership of 3,133, whilst the circulation of the official journal, 
Elektrotechnische Zeitschrift, reached a total of 7,700 copies weekly at 
the end of 1901. The report presented by Mr. Gisbert Kapp, the 
general secretary, stated that during the past year the co-operation 
of the Association had repeatedly been requisitioned by the German 
Secretary of State for Home Affairs in connection with the dissemi- 
nation of information of interest to Teutonic industry. Ава rule, 
the news related to electrical installations projected in other 
countries, and by this means the German firms had been afforded a 
convenient opportunity to submit tenders for the work. "The firms 
in question were informed of the contracts by circular, which the 
Secretary of Btate placed at the disposal of the Association for this 
purpose. The report proceeded to observe that the low-tension 
regulations had been revised, and had been adopted by several of the 
German States. Regulations for the application of electricity in 
mining operations had been prepared at the instance of the Breslau 
Mine Office, whilst the rules governing theatre installations had been 
revised at the request of the Hambuvg police authorities. Both of 
these regulations had been printed in the official organ, and the 
meeting gave its approval to them. 

Prof. C. Hartmann, of Frankfort-on-the-Maine, in the course of 
an cpening address, stated that the Association was founded in 
1893, mainly for the purpose of maintaining those interests con- 
cerned with the economic branch, the legislative hrauch, and the 
internal organisation of the electrical engineering industry. Con- 


derable anticipations were based upon a policy of common action, : 


from which an amelioration was expected in the condition of severe 
competition which already prevailed at that time. The priccipal 
sphere of activity of the Association from the commenoement was 
placed in the hands of committees, of which the most important was 
the safety regulations committee which had prepared and frequently 
revised the rules for heavy installation work. If, onthe one hand, 
the Association could rejoice at the successes achieved from scien- 
tific and technical standpoints, it could, on the other, only regret 
the failures from an economic point of view. The treatment of such 
questions was first reserved to the Council; an economic committee 
was then formed, but it was soon dissolved; an economic com- 
mittee, associated with the Council, also had only a brief existence, 
and a year ago the Council explained that the Association would 
only informally deal with economic affairs. During the past few 
days several firms had established a combination for the preservation 
of the common economic interests of the German electrical engineer- 
ing industry. Thecombination, in view of the urgent necessity for 
maintaining the foreign markets by the conclusion of long com- 
mercial treaties, and also in regard to the anticipated Customs’ 
legis lat ion, would assume a prominent position for the interests of 
that section of the industry which, in addition to the large and still 
powerful companies which had not yet joined the organisation, 
would endeavour to keep up with honour and success the battle of 
competition in the markets of the world. There were three causes 
which had helped to bring about the present precarious condition of 
the industry. The first was the acquisition by manufacturing 
firms of concessions for the equipment and operation of electricity 
works. In exceptional cases that might perhaps be accompanied 
by success, but in principle it was a chimera to give oneself orders 
in that manner. Secondly, it led to a depression in prices, because 
the firms underbid themselves in order that their competitors 
might not bave any advantage; and, thirdly, there was a too care- 
less valuation of stocks and insufficient financial provisions, which 
led to an unpremeditated'colouring of the balance-sheets. These 
evil results showed that the electrical engineer frequently was an 
inventive constructor and mathematician, but rarely a clever 


merchant and good accountant. The speaker proceeded to observe 


that these deficiencies would probably be overcome in the future by 


the high schools 


w ‘commercial questions Were being taught, as, 
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The meeting proceeded to elect Herr Ulbricht, of Dresden, as 
resident of the Association in the place of Prof. Hartmaun, who 
retired from the chair, and Mannheim was selected as the locale for 
the conference in 1903. Various papers were read and discussed, 
and the customary festivities and excursions brought the two days’ 


assembly to an end. 


THE INCORPORATED 
MUNICIPAL ELECTRICAL ASSOCIATION. 


Abstract of Preaidential Address by Mr. Jonx H. RIDER, Electrical 
Engineer, London County Council Tramways, Delivered 
Wednesday, July 2nd, in London. 


Ir is no small thing to be the President of a body which is now 
representative of nearly 150 municipalities in the United Kingdom. 
Taking, as I did, some little part in the formation of tho Associa- 
tion, it has been a matter of great personal gratification to me to 
watch its gradual growth from 1895, when some 25 enginecrs 
modestly formed themselves into the Municipal Electrical Associa- 
tion, up to the present, when we number nct only about 210 
municipal electrical engineers, but also 120 municipalities them- 
selves, among our members. 

As the Association grows, its influence is bound to grow with it, 
bat its sphere of usefulness is largely determined by the funds at its 
disposal This isa matter about which more will probably b» said 
at the annual business meeting on Saturday next. 

At nearly all our previous conventions we have had a paper from 
a Chairman of Committee, and this year one on “ Repayment of 
Loans” was to have been given. In consequence, however, of the 
subject baving been ғо fully discussed at our special meeting in 
February last, it was decided to withdraw it. I hope, notwith- 
standing this, that the engineering matters which will be brought 
before you, in the papers which follow, will not prove uninteresting, 
even to the layman. 

Oae of the subjects with which the municipal electrical engi- 
neer of to-day has to deal, and which has developed in this country 
almost within the life of this Association, is that of electric street 
tramways. In 1895 there were but five at work, aud, with tho 
wlitary exception of D'ackpool, they were all owned and operated 
by companies. 

At our 1896 Convention I read a paper in which the possibilities 
of a combined tramway and lighting load were pointed out, and in 
which attention was drawn to the economies which were likely to 
result from such an arrangement. To-day there are 36 electric 
street (ramways in operation, which are owned by municipalities, 
and 16 others in progress of construction. Of the former, 28 are, 
sud of the latter 11 will be, supplied with current from a municipal 
combined lighting and tramway station. There are also four 
instances in which the municipal station is supplying current to 
tramways owned by companies. 

These figures bear testimony to the appreciation in which tho 
principles of combination are held by municipal electrical engiucers, 
principles which this association has taken no small part in empha- 
sising from time to time. If evidence be required of the economies 
to be obtained from a combined lighting and tramway load, we necd 
only tarn to a recent issae of the Electrical Times. 
is there given of those towns holding the reco:d for lowest costs, 
the seven lowest have combined stations. 

Without in any way wishing t> draw invidious comparions, I 
cannot help mentioning two towns, the costs of whica are analysed 
in the issue above mentioned. I will refer to them here as A 
aud B, and I sct out, in parallel columns, the figures relating to 


— 
. 


For the year ending March 81st, 1902. A B 

Bupply started . . October, 1894. January, 1893. 
В С.Р. lamps connected. 90,057 130,550 
Units sold for lightiog 1,121,069 1,490,099 
Units sold for tramways... 1,999,610 — ` 
Average price obtained for 

lighting ... . 311d. 3:83d. 
Average price obtained for 

tramways a s 1:54. == 


бо far, therefore, ав lighting goes, В has a greater lamp connec- 
ou, a larger output, and a bigger price per unit. But A has а 
combined lighting and tramway load, while B has a separate tram- 
Way station. 

Now let us look at the financial results. B has a deficit for the 
year of £2,783, with a total cost per unit of 235d. A has а net 
surplus of £4,752, and holds the record with a total cost per unit 


2 


of only 95d. That these excellent results are largely due to tbe - 
ae am sure the authorities at A would be the first to 


_ With about three exceptions, the whole of the electric tramways 
in this country are worked by the trolley system, and it is worthy 
of uote that no company, whose first aim, after all, is to pay а 
dividend, has adopted any other. The Wolverhampton Corporation 
is experimenting with a surface contact system, the Bournemouth 
Corporation ig patting down a short length of underground side- 

conduit, as part of a gencral scheme of overhead traction, and 
the London County Council has adopted the centre-slot conduit for 


Practically the whole of its lines. The members of this Association 


r 


In a list which 


are invited to inspect some of thia latter construction on Friday 
next. - ‚ 

The costs of the road construction, for these three distir ctive 
types of elcctric traction, vary largely according to the local con- 
ditions, but are generally somewhat as follows, viz. :— 


Overbead construction ... £5,000 ) Per mile of siogle track, 
Surface contact construction 10,500 including rails and 
Conduit construction . . 13,500 paving in caci case. 


In the face of the very great saving in capital expenditure, which 
can ba made by adopting the overhead system, what are the con- 
ditions waich would warrant the use of the conduit system ? 
In the first place, in my opinion it is not warranted, unless 
а cir service can be maintained with not greate: than a two 
minutos headway. The capital charges on the road construction are 
80 heavy, that the only way to tring down the rost per car-mile 
is to increase the number of car-miles as much as possible, by 
working the lines for allthey are worth. 

Several corporations have recently been considering the. use of 
the conduit in a similar manner to Bournemouth, viz., for a small 
portion in the centre of the town, with the overhead system out- 
side. Ido not think the conduit is warranted under such circum- 
‘stances. Certaiuly the additional cost, for such a short length, 
may be very small, when compared with the cost of the whole 
scheme. But is it worth while burdening the undertaking with a 
combined system, merely for wsthetic considerations ? 

It may be argued that such combined systems are working satis- 
factorily in Washington, Paris, Berlio, and other places, and that 
the cbange from the conduit to the overhead wire, and vice versá, 
can be made in à very few seconds. That is quite true, but they 
mean (1) the constant additional labour of at least one man at each 
changing place; (2) the carrying of the idle trolley overthe conduit 
section; and (3) either separate machines and feeders for the conduit 
conductor bars, or the permanent earthing of the negative bar, 
because of the rail return of the overhead section. 

With regard to the carrying of the idle trolley over the conduit 
section, this is quite au easy matter when single-decked cars are 
used, as the trolley arm can lie don flat on the our roof, and thus 
bardly be seen. But, with double-decked сага, there are several 
practical difficulties, since the arm must bo kept out cf the way of 
the passengers. 

The use of separate machines and fecders for the conduit section 
means considerable additional expense, but this cannot be avoided, 
if the advantages of an insulated negative conductor bar are to be 
retained. К. 

The abandonment of the overhead for азу other system, merely 
for æ-thetic reasons, is, iu my opinion, not justifiable. The examples 
of overhead construction, to be seen in several towns in the United 
Kingdom, are anything but pretty. Some cf them arc even ugly. 
But that is the fault of the designer, and not of the system. It is 
perfectly easy and practicable to design and erect an overhead line, 
wbich shall look well iu almost auy locality. Neat, and even 
artistic, work costs very little more than rough and unsightly work. 

When, then, are we justitied in adopting the conduit system.? 
(1) When the traffic over tha lines is so great tbat the heavy capital 
charges do not make any serious addition to the costs per car-mile. 
This i3 a condition of things only met with in metropolitan cities, 
and, after all, is no reason why the overhead system should not be 
used. (2) When the powers for the tramway can only 


be obtained on the condition that the conduit is used. 
(3) When {һе system of lines is so complicated that the 
overbead covstruction becomes cumbersome and dangerous. Both 


(2) and (3) are again controlled by (1), since, unlets the traffic can 
be guaranteed, the line cannot pay, and bad, theiefore, better not 
be constructed. 7 

One of the principal difficulties in designing neat overhead con- 
struction is that of guard wires. Many an otherwice reat lice is 
entirely spoiled by them. Acting apparently with a view to tte. 
safety of the public, but really to protect the telegraph and tele- 
phone intereste, the Board of Trade has recently issued a new set of 
regulations, based practically upon those adopted by the Post Office. 
In order to hear the views of the various tramway authorities upon 
these regulations, a conference was held a week or two ago, at the 
offices of the Board of Trade. On the advice of the officials of the 
Post Office and the National Telephone Company, the Board of 
Trade refused to allow the principles of guard wire protection to be 
discussed, and would only permit remarks on the various regula- 
tions which were proposed. 

As is well known to those with the largest experience in overhead 
traction work, guard wires may be a protection in some fe» cases, 
but iu the large majority they are the means of causing the very 
accidents which they are intended to avoid. Beibg, of necessity, 
only small wires, they are a constant trouble to maintain. They are 
very liable to break when heavy telegraph or telephone wires fall 
upon them. \ 

A number of automatic devices have recently been placed upon the 
market, with the object of cutting off the current pun any other 
wire fall across the trolley wire. But neither guard wires nor any of 
these devices strike at the root of the matter, which is to probibit 
entirely uninsulated wires of any kind. crossing the trolley wires. 
It telegraph and tẽle phone wires mus: be erected overhead, they 
should only be allowed to cross the streets at rizht-angles, the spans 
should be kept exceedingly short, and the wires carried as high up as 
possible, in order tbata broken wire may not reach the street. They 
should be insulated at such crossings, and, if guards are insisted ороп, 
in addition to the above, they should be provided by а netting or 
similar arrangement under the telephone wires, and not over the 
trolley wires. 

The recent accidents, which have happened in Liverpool and 
other towns, have been caused just as much by. the telephone wires 
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as by the trolley wires, but, in the mind ofthe public, they are 
called trolley-wire accidents, and nothing else. If local authorities 
would ingist on all telephone wires being placed underground, 
there would be no necessity for guard wires, or such like un- 
satisfactory half measures. 

Before bringing these somewhat rambling remarks toa conclusion, 
perhaps I may be permitted to say а few other words, more 
particularly to our younger engineer members. A visit to a 


number of electricity works in this country leads one to the con- - 


clusion that, in too many cases, plant of too small a size has been 
putin. By this I do not mean not enough plant, but generating 
sets for too small an output. Those responsible for the design of 
the works did not seem to have been very eangnine as to the future 
of the undertaking, and so they put in sets for as small as 50 Kw. 
output, and in some cases even smaller. 

In the course of-a few years, when the station has grown, these 
sets have become too small, and are either never used, or are sold 
at a logs. Surely if we expect the business of electricity supply 
ever to approach the extent of gas supply, we should lay out our 
power stations on generous lines, and put in plant with an idea to 
its future economical use, rather than to its suitability for just the 


number of customers we may have for the first year or two. Ido 


not mean that we should put in plant enough to supply the town 
for the next 10 years Such a thing is the prerogative of those 
gentlemen who are paid by commission. But we should select such 
sizes that they will form a useful part of a well-designed whole, 
even though they may be apparently much too large for immediate 
purposes. | | 

The generating stations which we are able to visit, and the 
systems which we are able to inspect, during our conventions, are 
great object lessons to us. We can learn not only how to improve 
our own works, but also, in many cases, what to avoid. No one 
among us has a monopoly of skill or ideas, and the most able can 
learn something, even from the beginner. Electrical engineers are 
too apt to stay at home, to be content with their own plant, and to 


become even fossilised. Іт such a progressive science as electrical · 


engineering, we must keep up with the times, or we shall certainly 
fall behind in the race. 

My advice to the municipal electrical engineer is to travel (at the 
expense of somebody else, if he can) to inspect other people's 
stations and systems, and to discuss with other engineers the 
numberless pointe which arise in everyday work. This association 
has already done a great deal in affording facilities for this. I know 
hee it has done for me, and I cannot think I am alone in the 
matter. | | 


ROYAL SOCIETY CONVERSAZIONE. 


AT the second Royal Society conversazione on June 18th 
there were very few new exhibits of physical or electrical 
apparatus. Some of the apparatus, such as Pidgeon's elec- 
trical machine, Mackenzie-Davidson's X-ray exhibits,- and 
Cossor’s Braun tube were exhibited at the last conversazione, 
and have already been described in the ELECTRICAL REVIEW. 

Prof. Callendar exhibited a simple apparatus for determining 
the mechanical equivalent of heat. It consisted essentially 
of a hollow brake-drum filled with a known quantity of 


water. The rise of temperature produced by the friction . 


between the brake strap and the drum is measured after the 
expenditure of a known quantity of work in driving the 
drum. The construction of the brake strap is very ingenious, 
and appears to be capable of useful application in the ordinary 
brakes for measuring horse-power. The strap consists of 
two sections of different materials joined together, and having 
different coefficients of friction—one half, for example, may 
be leather, and the other half steel. To the ends of this 
composite strap weights of different size are connected, and 
the strap is suspended over the cylinder. When the cylinder 
is rotated, the strap adjusts itself automatically on the 
cylinder till the friction on the strap just balances the 
difference of the weights connected to its ends. The equili- 
brium is practically independent of the speed, and the weights 
may be varied within wide limits. The thermal capacity of 


the apparatus when half full of water is about 500 calories 


per degree and the temperature may be raised 10° C. in 
1,000 revolutions. At this rate of working the external 
heat loss is a relatively small percentage of the heat gene- 


rated, and may be accurately measured by making trials 
with different weights. The rise of temperature is indicated 
by a platinum thermometer recording automatically on a 


drum with a scale of 2 cms. to 1? ©. With the platinum 


P. E tf thermometer it is possible to measure the mechanical equi- 
nf ER Talent to 1 part in 1,000, if a water jacket is employed to 


Е conditions steady. 
also exhibited 
| re measure the вресїйө 
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heat of steam. The invention in recent years of the 
vacuum jacket as a heat insulator has placed in the hands 
of the modern physicist an instrument which enables him 
to carry out many experiments which were impossible to his 
predecessors, When the vacuum jacket is also silvered to 
stop the passage of radiant heat, we obtain a vessel from 
which leakage of heat is practically nil. Evidently these 
vessels have great advantages for the construction of calori- 
meters, as Prof. Callendar has shown in the instruments he 
exhibited. 

A compact and comparatively simple apparatus for 
liquefying hydrogen was exhibited by Dr. Morris W. 
Travers. Hydrogen gas under a pressure of 120—150 
atmospheres passes through coils which are cooled in solid 
carbonic acid and alcohol (— 78°5° C.), then in liquid air 
(— 185° C.), and, finally, in liquid air boiling under low 
pressure (— 200^ C.). The gas then enters a regenerator 
coil, and, expanding at a valve in the bottom, is partially 
liquefied. The liquid collects in a vacuum vessel at the 
bottom of the apparatus; the unliquefied gas passing 
upward through the regenerator coil cools the gas it con- 
tains and returns to the compreesor. 

Prof. Rameay made an attempt to reproduce an aurora 
borealis by exposing an electrodeless discharge in air to 
the action of a magnetic field. It is a well-known fact that 
cathode rays tend to follow the paths of magnetic lines of 
force in their neighbourhood, and it has been supposed that 
the streamers of the aurora borealis are beams of cathode 
rays following the lines of the earth’s magnetic field which 
converges them about the poles. Prof. Ramsay has found 
the spectrum of Krypton in the actual aurora borealis, and 
aleo in that which he has artificially reproduced. 

Dr. G. Johnstone Stoney exhibited an experiment to show 
that diffraction spectra are obtained even though the light 
falling on the grating comes from different parte of the 
flame. This experiment confirms a theory which he has 
already published (British Association Report, 1901, p. 570). 
An image of a gas flame is thrown by a lens on the diffrac- 
tion grating, so that different parts of the grating are 
illuminated by light coming from different parts of the flame. 
When the grating is looked at by & telescope at the proper 
angle the usual diffraction spectrum is seen, just the same as 
when the light all comes from one part of the flame. 
Previously it was supposed that this was impossible, as the 
light from different parts of the flame might not all be in 
the same phase. 

Another experiment by Dr. Stoney showed diffraction 
spectra formed by the markings on a diatom. These spectra 
are seen when looking without an eye-piece down the tube 
of a microscope on the table of which the diatom is mounted. 

Messrs. Edser and Senior showed an optical experiment 
illustrating a paradoxical consequence of the wave theory 
of light. Light entering one side of a right-angled prism, 
which, under ordinary circumstances, would be totall 
reflected from the hypothenuse side, is found to pass throug 
this surface when a grating is formed upon it. Diffraction 
spectra are formed of which five or six are visible. Thus 
light which cannot penetrate the hypothenuse face when it is 
clear is freely transmitted when parts of the face are rendered 


opaque. 


Pc a ЧЕРЧЕ 


THE PARTRIDGE SPARKLET FUSE. 


Охе of the most ingenious devices we have ever met with 
has been evolved by Mr. G. W. Partridge, chief engineer of 
the London Electric Supply Corporation, for the rapid 
extinction of the arc consequent upon the opening of a high 
pressure circuit under load. Its most notable feature is it8 
extreme simplicity, the essence of the device being the use 
of an ordinary “ sparklet ” for the joint purposes of freezing, 
choking and blowing out the arc. 

These sparklets, as our readers are doubtless aware, are 
small steel bottles, about as large as an olive, containing 
liquid carbonic acid gas ; the necks are closed with thin 


. steel stoppers, made gastight for a pressure of 600 lbs. per 
„ВЧ. in. with a thin rubber ring. Sparklets are commonly 
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‘he stopper of the sparklet, so as to release the gas. They 
are readily obtained inboxes of 12 from chemists, &c., and 
are inexpensive. pee 

Mr. Partridge, who, by virtue of his position, has had a 
unique experience of the behaviour of high pressure arcs 
and fuses, had previously designed aud used fuses of the 
tubular type, 4 ft. 6 in. in length, on the 10,000-volt trunk 
mains and transformers of the London Electric Supply 
Corporation ; exactly the same type of fuse was adopted by 
the Metropolitan Electric Supply Company for their 
Willesden high pressure transmission lines. 

Mr. Partridze, however, was not satisfied with these, and, 
by а happy inspiration, it occurred to him that sparklets 
were ideally adapted for the extinction of arcs, The sudden 
expansion of the carbon dioxide, as it flashes into gas, 
produces a temperature in the neighbourhood of 100° F. 
below zero ; the gas itself, by its incombustible nature, tends 
to extingnish flame, and, at the same time, the violence 
with which it is ejected from the sparklet, as though the 
latter were я small cannon, acts as a mechanical blow-out 
device of the highest efliciency. A few days ago we had the 
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SPARKLET Fuss, Type A. 


pleasure of witnessing a number of experiments with arcs at 
a pressure considerably in excess of 10,000 volts, to show the 
capabilities of the sparklete as arc extinguishers. In every 
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instance the arc was put out with certainty and efficiency, 
even when the gap was but half an inch in length. 

The construction of the actual fuses, which have now 
been in use by the L.E.S. Corporation for two years, is quite 
simple; the accompanying drawings and photographs will 
make it clear. The type of fuse illustrated is that which is 
intended for the high-pressure side of transformers ; the 
body is a trough of earthenware, with а recess at each 
end, near the terminals. The fuse consists of a suitable 
number of fine copper wires, which are enclosed between 


strips of mica for the greater part of their length, but are 


КЕ; 


exposed near the ends. The fuses аге made up with metal 
terminal plates, ready for immediate insertion into the 
trough. Two marble blocks fit into the recesses in the 
earthenware referred to above; in each of these there is & 
hole shaped in such a way as to receive the body of a spark- 
let, while allowing ita neck to project slightly beyond the 
surface at the side next to the fuse-gap. When these blocks 
are slipped into place, the sparklets are held in position by 
spring clamps projecting from the terminals of the fuse, во 
as to ensure their connection with the circuit—an essential 
feature. It will readily be understood that directly the 
fuse has blown, the arc which follows rises, passes on to the 
end of one or both of the sparklets, fuses the stopper, and 
presto !—the arc is gone! Nothing more simple or effective 
could be imagined. The fuse operates equally well whether 
blown by a short circuit, or by a long-sustained excess of load ; 
the latter condition is regarded by the inventor as an 
especially severe test, the arc formed under these conditions 
being peculiarly persistent. The length of gap required to 
deal with an arc at 10,000 volts is only 9 in , as compared 
with the 4 ft. 6 in. fuses formerly used ; two sparklets are 
used, one at each end, but this is only for additional security 
as one always suffices. . | 
The type of fuse which we have described representa only 
one out of several desigus. The sparklets may be applied to 
switches which have to operate under heavy loads, and are 
quite applicable to 500-volt. circuits. Mr. Partridge has, in 
fact, employed them in this way, the sparklet being so placed 
that the arc formed on opening the switch opens the spark- 
let. When the system is applied to circuit breakers, a 
magazine of the revolver type is employed, by means of 
which a fresh sparklet is brought into position every time 
the switch is closed. We understand that not one defective 
sparklet has yet been met with. 
-- Amongst other designs for fuses is one adapted for use on 
distributing mains in junction boxes. Drawings are also 
given herewith of two other types of fuse. The fuses may 
be seen in operation at the Tramways Exhibition, at the 
stand of Messrs. Elliott Bros., Limited, who have secured 
the right of manufacture and sale for this country. 


THE INSTITUTION AND THE BOARD OF 
TRADE. | 


[COMMUNICATED, ] 


THE interview with the President of the Board of Trade on 
18th ult. marks the close of the first act in the procedure 
of the Institution towards relieving the electrical industry 
from the restrictions imposed upon it by legislation. So far 
as the Government is concerned, there is not much hope of 
any immediate action being taken, and it is doubtful if they 
fully realise the position. 

The principal organs of the Government in the press 
admit the importance of the case put forward by the Insti- 
tution, but recognise the fact, in not very complimentary 
terms, that not much is to be expected from the Government. 

The Times says that Mr. Gerald Balfour was “ (оо much 
concerned to point out, in the apathetic official manner, that 
the obstacles to electrical development ard not entirely legis- 
lative, but, spring from the multiplicity &nd complexity of 
existing interests; and then, forcibly reminds the Govern- 
ment, that “it is the business of wise legislators to devise 
means for reconciling these interests with Һе new needs of 
modern life." 


The Globe is more severe when it taxe the President of 
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the Board of Trade with “ complacent inability to grasp the 
importance of the subject,” which it graphically describes 
as a throttled industry. 

It is evidently true that neither the public nor ite rulers 
have grasped the economic significance of our backwardness, 
and we may add the enormous importance of promoting the 
industry as a means of solving the pressing problems of 
industrial redistribution as the only means of relieving the 
congestion in our overcrowded centres of population. 

The only grains of comfort offered by Mr. Gerald Balfour 
are the promise, at some uncertain distant date, of two Bills 
dealing with electric traction and electric supply, but there 
is only a vague intimation of the character of these measures 
in the significant sentence: I trust that that measure, 
when introduced, will prove satisfactory to both parties, 
both to promoters and local authorities.“ 

It will be interesting, after the promised Government 
legislative feast, to see the lions and the lambs gambolling 
sportively together, while the American and German manu- 
facturers look on with complacency, and continue to watch 
the skill with which the old country throttles an industry. 

A remark of Mr. Balfour's indicated the extraordinary 
confusion of his mind when he raid: “Jt appears to me, 
however, after listening to the various speskers, that the 
really important question is not so much that of any impedi- 
ments thrown directly by the Legislature in the way of 
the development of the industry, as of the power which the 
Legislature has given the local authorities to veto schemes." 
Exactly so, and this is the legislative impediment for which 
a remedy is required. 

The fuct is, that the industry is sacrificed to the fear of 
losing the political support of the local anthorities, which 
Mr. Balfour admitted was “a very great power in this 
country," and in ite effect, upon any efforts at legislative 
reform, he reminded the deputation of the difficulties 
which stand in the way so long as local authorities take so 
strong a view of the powers which ought to be reserved to 
them in connection with these enterprises." 

The practical remedy for this state of things is to alter 
the charaeter of the Municipal Councils, and this can only 
be aecomplished through the ratepayers. 

Mr. Swinburne assured the President that the Institution 
did not go to see him as opponents of municipal trading, 
and probably a large proportion of the members of that body 
who look to the local authorities for their business, are by no 
means opposed to the socialistic principles which are being 
so industriously introduced into municipal action. 

We question if by coquetting with this pernicious inter- 
ference with legitimate business, the career of the electrical 
engineers embarked in it will be improved ; there is already 
a tendency on the part of the best men to gradually leave the 
ranks of the municipalities, the best positions and encourage- 
ment and permanent appointments being found in enter- 
prising private companies where the progressive engineer is 


. associated with the best class of managers, and may be free 


from the control and interference of committees absolutely 
unfit for conducting such a business. 

The end will be a residue of case-hardened municipal 
servants of the caliber of the average municipal surveyor 
earning the same poor remuneration. 

Mr. Swinburne, while not opposing municipal trading, 
wisely urged that the effect of it upon the electrical industry 
should be investigated so that his Majesty’s Government 
might know whether it was a good thing, not for munici- 
palities considered alone, but for the community at large, 
having regard to questions of engineering, loca] indebtedness, 
housing, rapid transit, and concentration in cities; and he 
urged that this could best be done by a Royal Commission to 
consider the whole question of electrical legislation. He might 
have also suggested the immediate re-appointment of the 
Select Committee on Municipal Trading, if Mr. Balfour 
could not recommend his colleagues to appoint a Royal 
Commission. 

The public want enlightening upon the important position 
of general trading interests in connection with municipal 
monopolies. The Times calls for the real, practical and 
scientific interest of the country to aid the politicians and 
their official experts, and speaks plainly of the Boards of 
Trade, with their self-sufficiency, their timidity and their 
necessary ignorance of the later phases of development that 
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other nations have adapted their legislation to the progress 
of science,” 

While publie opinion is being formed by the action of 
Associations like the Industrial Freedoms League, with the 
organisation of branches in every municipality, the Board of 
Trade can materially assist by exercising the powers they 
already possess of ascertaining by local inquiries the senti- 
menta of the ratepayers before granting provisional orders to 
any local authority. 

The Board of Trade may say that this would involve an 
amount of work for which their staff was inadequate, but 
this can easily be remedied, and is ab-olutely necessary if the 
ratepayers as a body and not the emall number forming the 
Councils are to decide the question. 

If this course were followed the need for legislative reform 
inthis matter would be less urgent, as it is evident from 
the experience of the last few months that when the rate- 
payers have. been appesled to they almost invariablv decide 
against municipal trading in the supply of electricity. 

Apart from the main question of whether such'trading is 
oris not in the interest of the community, it is irrational 
and grotesque for even a municipal trader to object to the 
removal of all shackles that tend to the restriction of trade, 
for it is quite clear that even from his point of view it 
cannot interfere with healthy municipal enterprise, nor 
check it in any way, if industries are free from unwise 
legislative interference. | 

The Institution bas made an important move forward, 
and if success is to attend its first effort, it must 
persevere enthusiastically until it ultimately t:iumphs over 
the powerful obstacles in the path of the industry, the best 
interests of which it is its duty to promote, — 


NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


NEW PATENTS, 1902. 
Com ex for thie journal by W. P. Твомрвон & Co., Electrical Patent 
эш, gb Holborn, London W.C., and as Laverpool, to whom all 
Inquiries should be addressed. 


18,047. “Electrical hot air and vapour baths." W. Wappinaron and W. 
WamHoUsR, June 9th. 


18,064. '* An improved electrical fire alarm." R W. Cooke and J. Scorr. 
June 9th. | 


_ 18,074, “A patent automatic electric heating apparatus for governing 
incubators.” F. ToMLin. June 9th. 


18,082. “ An improved combined electrical switch and cut-out for street 
poles and the like," M. RaiLING and J. Н. CoLLINx GS. June 9th. 


18,088. '* Improvements in еі, cthic arc lamps.“ R. HorrkLT. June 9th. 
18,115. “Improvements in wireless telegraphy." J. H. Тномхох. June th. 
1 9 5 “Impovements relating to electrica) testing apparatus.“ D. PERRET. 
une 9th. 


18,154. “Improvements in and connected with electro-magnetic annnnciators 
for telephonic or similar purposes." H. OPPENBXIMER. (Actien-Geselisct wt Mix 
and Genest, Germany.) June 10th, 


18,164. "Improvements in regulating electric light circnits especially 
applicable for the lighting of trains.“ H. Leitner and R.N. Lucas. June 10th. 


19,170, „Trolley wire support.“ E. Ниш, and E. Hin, Jun. June 10th. 
(Complete.) 


18,171. „ Trolley wire support" E. Нил, and E. Hitt, Jun. June 10th. 
(Complete.) 


18.175. Improvements in equalising appliances for inter-connected polyphase 
current+ystems.” Siemens Bros. & Co. (Siemens & Halske Aktien-Gesellscbaft, 
Germany.) June 10tb. (Con plete.) 


18,181. "Improvements in the current collectors or trolleys of electric 
railways and tramears.” J. WgrTkR. (P. Pfeiffer, Germany.) June 10th. 


18,206. “Improvements in or relating to electric clocks or time-pieces."' 
J. Bruker. Jane Oth, (Complete.) 


13267. " Improvements in and in connection with fusible electric cut-outs.” 
W. P. Brage, June llth. 


18,975. “Improved safety devico for electric railways.” 
F. W. Вгрокв. June lth. 


18,297. An improved trolley head, arms and posta for Overhead 1 
Wires, and a safety appliance for rende r. pg broken eiectric wires haimless. 
J. J. Сактев, June Itb. 


18357. “Improvements in connection with trolleys for electric tramways 
or railways.” Tue British THomson-Horston Company, Loren, and 
P.SAwCELAON, June lìth, 


18,488. "Improvements in electric railway systems. H. H. Lax R. (T. E. 
Murray and J. van Vieck, United States.) June 18th. (Complete. | 
9 My Inter- communication switch for telephones." H. R. WEBB. 

е . 


1500. “An improved apparatus for commuting electric current, par- 
ticularly applicable for combined are sud incandescent electrical lamp 
circuits." C. E, and H. M. PEL, LiuiTEp,. June Hth. 


E. Parry and 


13.526. Improvements in means for electrically operating countersbafts.'' 
Tur BniTIsH ''HousoN-HovstoN Company, LIMIT XD. (N. C. Bassett, United 
States.) June Mth. 

„ 13,527. “ Improvements in electrical measuring instrumenta." THE BRITISH 
Тномвом-Носазом Conpany, LiwiTkp. (L T. Robinson, United States.) 
June 14th. 

13,528, “Improvements in inertia dampers for electric measuring instru- 
ments.“ THe Batis THomson-Houston Company, Linitep, (W.H. Pratt, 
United States.) June Mth. 

18,529. ‘Improvements in electric starting rheostats.“ Tne Batrian 
THomson-Hotston ComraNy, Liwitep. (C. E. Harthan, United States.) 
June 14th. * 

18,530. “Improvements in brush-holders for dynamo-electric machines." 
THE British THomson-Hovston Company, LINIE D. (N. C. Bassett, United 
States.) June 14th. 

18,531. Improvements in electric snap switches.” Tax BRITisn THOMSON- 
Houston Company, Limitep, (Н. Geisenhoner, United States.) June 14th. 


18,532. “Improvements in connection with electric condensers.” Tar 
1 8583 Company, Limiten, (W. S. Moody, United States.) 
une l4th. 

18,583. ‘* Improvements in armature bands for dynamo-electric machines.“ 
Tux British THowson-Houston Company, Limitep. (J. J. Wood, United 
States.) June 14th. 

13,5349. "Improvements in electrical motor control sytems." Tux BRITISH 
Tuowsox-HovsroN Coxraxy, Limitep, (С. E. Barry, United States.) June l4th. 


13,656. ," Improvements in means for the control of the supply of electricity 
to electric motors for hauling plant, and similar spparatus in which the 
demand for energy is intermittent." C. ILoxER. Junel4th. (Complete.) 

18,504. “Improvements in electric commutators.” C. H. PnórT. June 16th. 
(Complete.) 

13,604. “Electric incandescent lamp.“ G. BELLINA. June 16th. 

13,612. “Improvements in and relating to electric fire alarms." H. Haw- 
THORN. June l6th. 

13,626. “Improved manufacture of hydroxylamine and chlorine by electro- 
Weise O. Iakay, (Farbwerke vormals Meister, Lucius & Bruning.) June 
6th. 

13,658. "Improvements in and relating to electric switches.” W. SEVENOAKEB. 
June l6th. 

18,727. “Improvements in electric snap switches.“ THE Britinh THOMSON: 
HovsroN Company, LiMiTED. (F. L. Fenn, United States.) June 17th. 

13,728. ‘Improvements in clectrie push-button switches.” Tux Buirisn 
THomsoN-Hovston Company, Іиміткр. (E. G. Kastenhuber, United States.) 
June 17th. 

18,729. “Improvements in trip coils for electric circuit breakers.” Tur 
British THomMson-Hovston Company, Limitep. (J. D. Hilliard, jun., United 
States.) June 17th. 

18,731. ‘* Improvements in globe holders for electric are and ether lamp-." 
Tux BnuirisH. Тномѕок-Носзтох Company, LIMITKD. (J. J. Wood, United 
Srates.) June 17th. 

13,732. ‘Improvements in electric arc lamps.“ Тнк Britis THOMSON 
HovsroN Company, LiMirkb. (C. E. Harthan, United States.) June IIJth. 


13,7843. Improvements in electric transformers." Tux BRITISH THomson- 
Hovston Company, Limitep. (W. S. Moody, United States.) June lith. 


18,737. “Improvements relating to systems for electrical distribntion.“ 
H. H. LAKE. (General Electric Company, United States.) June 17th. 

13,758, “Improvements in electric boisting apparatus." H. Н. Laxe. 
(General F lectric Company, United States) June 17th. 

18,739. “ Improvements in and relaffng to insulating material.“ H. Н. Lake. 
(Genera) Electric Company, United States.) June 17th. 

13,740. "Improvements relating to electric traction.“ H. H. LAKE. (General 
Electric Company, United States.) June 170}. 

13,741. "Improvements in and relating to electric switches.” H. Н. Laks. 
(General Electric Company, United States.) June 17th. 

13.712. Improvements in systems of electrical distribution.“ H. H. АКК, 
(General Electric Company, United States.) June 17th. 

13,743. “Improvements in motor controlling devices." H. H. LAKE. (General 
Electric Company, United States.) June 17th. 

18,789, An improved connecting rod for connecting telephones and 
telegraphic instruments to overhead conductors." C. DikTz. June Ith. 

19.792. A new or improved fault indicator for electric circuits" M. B. 
FiELp. June 18th. 

28,797. “Improvements in connection with enclosed spring swivelling trolley 
standards and trolley heads for electric locomotives, cars, or trucks.“ T. E. R. 
PuiLLirs and F. A. M. ALLIN HAM. June lBth. 

13,802. “А speed indicator for electric tramcars, trains, and locomotives.” 
J. R. Crisp and J. F. MoonE." June Isth. 

18,851. "'Improvements in electric motor controllers," Tur BRITISH 
THomson-Hovston Company, LIAIT HD. (J. B Sinn, United States.) June th. 

13,853. "Improvements in electric switches, or circuit breakers.” Тир 
British Tiowsos-HovsroN Company, Limiten. (R. H. Read, United states.) 
June 18th. 

13,853. “Improvements in electric switches," Tux Ватан THOMSON- 
Houston Comvany, 1лмїткр. (E. M. Hewlett and T. E. Button, United 
States.) June 18th. 

18,854. „ Improvements in electric switches worked by ele clro-magnets or 
solenoids.” SIEMENS Bros, & Co., Limiten, L. M. G. FkknkikA, and R. WILKIE. 
Juue 18th. (Complete.) 

18.858. An e.ectric light carrier ring adjuster and ring.” 
June Isch. 

13,817. “Improvements in or relating to electric railways, Ac.“ A. J. Bot. r. 
(L. Negro, It«ly.) June 18th. 

13,973. “Improvements in variable speed direct currentshunt motors," THR 
Britis Тномвох-Носвтох Company, LiMiTED. (C. P. Swinmetz, United 
States.) Jure 19th. 

18,984. '' Improvements in electric current transformers for high voltage 
circuits." THE Britisn THomson-Houston Company, ШТЕР. (A. R. Everest, 
United States.) June 19th. 

13,956. “Improved thermo-electric indicator." L. W. WiNsHip. (The Firm 
A. Heinz et Cie., Belgium.) June 19th. (Complete.) 

14.129. Improvements in or relating to printing by electricity in colours,” 
W. FRIESE-GREERNF. June list. 

14,133. "Improvements in connecting carbon electrodes with electric leads," 
H. BAKER and Tux CasrN&R-K ELLNER ALKALI COMPANY, Limiren. June 21st. 

14,184. “improvements in and connected with carbon electrodes.” A. T, 
Suirn. H. Bakker, and THe Castnex-KELLNKA ALKALI Company, LIMITKRD, 
June 2186. 

14,185. "Improvements in electrolytic cells.“ H. Bax TR, A. T. Suiru, and 
Tuk СлятмАК- KI. I. N K ALEALI Company, LiviTED, Jone zist. 

14,136. "Improvements in telephones for diving and like purpose 
W. A. GotMaN and А. СкАНАМ. June 21st. (Complete ) 

14.18. “Improvements relating to apparatus for controlling electric 
motors.“ H. H. LAX k. June 2st. 

14.189. Improvements relating to apparatus for regulating electric 
currents.“ H. H. Lask. (General Eleetrie Company, U. S. A.] June 71st. 

14.140. Im provements in electrical indicators." H. H. Lawn. (General 
Electric Company. U S. A.) June 21st. 

14,141. „ Inprovements in or relating to electric switches and rootor 
starting devices," II. II. LAK I. —(Genctal Electric Company, U.S.A.) June 
21st, 


J. W. King. 
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ABSTRAOTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Bpecificasions may be obtained of Mesare W. P Thompson 
and Co., . High Holborn. W.C., and er Liverpool, price, pom free, 9d. 
tin stampe. 


1000. Р 


7,410. “improvements ia regulators for electric aro lamps.’ Р. Kasbaner, M 
Haterteliner and 0. Lenck. Dated April 21st, 1900. A clutch consists of two or 
more hollow jaws of smaller bore in their upper portions, and held together by 
ering. Their ends are pivoted to arms of the movable tubular core of a series 
solenoid. The upper oarbon passes through an insulated guide below the 
clutch, and is inserted in a heavy socket provided with friction springs and 
slidirgin a guide tube. 2 claims. 


7,471. “improvements in electrio telegraphy." 8. 0. Browa. Dated April 28rd, 
1900, Relates to arrangements and systems of duplex telegraphy capable of 
being duplexed and thus converted to quadruplex. & claims. 


7 602. “improvements ia third-rall insulators for electric railways.” E. W. 
Rios. Dated April 24th, 1900. Relates to electric railways and tramways with 
third-rail conductors. To allow the third rail some vertical play, a square or 
other section tube D moulded in the insulating material, slides on the stem of 
support. A rubber cushion or the like шау be placed in the cap. The rail 


may be secured between two lugson turning the cap which is screwed internally. 
8 claims. i 


7,6507. “Improvements la olectrio bonds for connecting the meeting ends cf two 
contiguous electric conductors.” H. P. Brown. Dated April 24th, 1900. The 
bonds comprise a metallic plate held to the ends of the conductor or rail: so 
that they may move relatively to it, an intermediate stratum or mass of met, Ше 


lubricant oraplastic alloy, adhering to both plate and conductor, being inserted. 
2 claims, 


7,606. "Improvements ia electric controlling switches." С. М. Lindstrom and 
J. Hewitt and T. Hewitt, Dated April 24th, 1900. Controllers for automobiles, 
especially for use with secondary batteries, 7 claims. 


7,608. ‘‘ improvements sennected with the produotion of electi lo light.” E. Rasch. 
Dated April 24th, 1900. Electrodes are made of refractory oxides, conducting 
only after preliminary heating by a flame, a resistance cr otherwise, or passage 
of spark discharges. The electrodes may also be made of materials conducting, 
somewhat at ordinary temperatures, such as oxides of chromium, iron, copper, 
uranium, manganese, nickel, cobalt, titanium, zinc, tungsten, and molybdenuin, 
The aro can be started between such electrodes by applying high electric 
pressures. 6 claims. 


7,867. ‘improvements in aad connected with cord grips for electric lamp" 
holders, eeliing holders, and tho like.” W. T. Burbey. Dated April 25th, 1900. A 
cord grip fora flexible conductor is prevented from turning ina lampholder, & 
ceiling rose, or the like by serrating the opening in which the cord grip is 
laced, or by forming or securing a projection in the holder, &c., to engage & 
ongitudinal groove in the cord grip; the cord grip is held by & screw cap. 
З claims. 


7,876. ''improvemeats ia electrical time distributing apparatus." H. Н. Lake. 
Dated April 25th, 1900. Relates to apparatus for transmitting regular move- 
ment from а main clock, capable of supplying comparatively great. power hy 
meaus of polyphase electric currents, to one or more synchronous sympathetic 
devices intended to move the hands of a clock, the axis of certain astronomical 


instruments, &0. 1 claim. ' 
7,876. “An improved automatic letter-writting telegraph." A. Pollak, J. Virag, 
J. and F. Sitbertstela. Dated Aprib 25th, 1900. Relatesto a system of tele- 


graphy in which perforated code signals are automatically transmitted and 
reproduced at the receiving station in the form of written characters. The 
ap paratus described for use when an alphabet of forward or open loops only is 
employed, or when the alphabet inciudes backward or closed loops; in the 
latter case, the code signals are divided between two lines so as to produce two 
motions, preferably at right ar les, at the receiving station. This form is 
described with two separate circuits, and also with the second cireuit super- 
imposed on the two arms of the first circuit arranged in parallel by means of 
inductance coils. 7 claims. 


7,091. ** improvements in electrical work measuring 'nstruments." 6. W. John- 
son. (Hartmann & Braun, Germany.) Dated April 25th, 1900. Induction motor 
meters and electro-dynamometers are arranged for use on balanced three-phase 
alternating systems. 1 claim. 


7,098. “improvements in wal! plugs fer electric lighting and heating." 8. 8. 
Gale . Dated April 26th, 1900. A wall plug is formed of а rolid mass of 
porcelain or the like, having holes for the reception of the pins and screws for 
securing the cap. The pins have square heads, so that they cannotturn, and 
are secured by nuts. The block is grooved and fitted with projections fo serve 
asa grip for the wires. The plog may be recessed to engage a projection on 
"as socket, or the plug may be fitted with a projection to fit in the socket. 
4 claims. 


7,737. “improvements in and relating to arc lampe." А. Tribelhorro. Dated 
April 26th, 1900. An escapement regulating lamp is constructed in which the 
lower carbon is carried in a frame of vertical rods, on which are links and a 
spring supporting а round rod in an inclined position. The upper carbon is 
carried by a core supported above a shunt solenoid by a spring. The solenoid 
is supported by a carriage, movable vertically in a frame. and having a grooved 
wheel bearing on an inclined rod and geared to a star-wheel. Normally rota. 
tion of the stur-wbeel is prevented by an arm of the core, ко that descent of the 
carriage is prevented, the star-wheel being released only when the action of the 
shunt solenoid lowers the core sufficiently in the carriage. The solenoid may 
otberwise be wound differentially, and arranged to raise the core so that its ari 
engages the star-wheel. The inclined rod and grooved wheel may be replaced 
by a vertical rack anda pinion. 2 claims. 


7,758. ‘‘Improvements In trucke for auto cars." A. Makiberg. Dated April 
96th, 1900. Relates to a truck or under car, iage constructed so ач to be flexible 
in all directions, in order to prevent or reduce shocks arising from irregularities 
in the road 4 claims. 


7,774. "'improvemente in wire connectors.” A. Gartner and C. Molntire. 
Dated April 26th, 1900. Wiresare connected by means ofa metal tube or sleeve, 
in which an indentation or indentations are formed, and by twisting such 
sleeve. 6 claims. 


7.766. An improved negative aoenmulator electrode." Е. W. Jugaor. Dated 
April 26th, 1900. Relates to the production of a nevative electrode, especially 

apt«d for use in the sccumuiator described in Specification No. 7,892, a.n. 
1899. The electrode conrists of wire net or perforated plate, on which is spread 
a basic salt formed by the union of cadmium oxide with other substances, such 
as cadmium chloride, cupric ch'oride, or ammonium chloride. The mixture 
sets into a cement-like mass. Iron, manganese, copper, or combinations of them 
may be added to the cadmium oxide. 2 claims. 


7,777. "improvemests in apparatus for wireless tslegraphy. б. Ma ; 
Dated April 26th. 190%, Relates to improvements in the Aran Cms of р 


teleg aphy described in Specifications No. 12,089, A. b. 1896: No. 12,326, A. p. 1808 : 
and Nos 6,982 and 25,186, A. h. 1699. The secondarv of the induction coil is 
connected through one or more condensers io tbe primary of a transformer, 
the secondary of wh ch is connected to earth or a capacity, and with an adjust- 
able inductance connected to the aerial conductor. In the receiving apparatus, 
the aerial conductor is connected through а similar inductance to the primary 
of an induction coil, with which a condenser is arranged in parallel. The 
secondary i» divided by & condenser, and has its terminals connected to 
inductances. The iuductances are connected through the coberer and a con- 
denser in parallel. The local circuit, including impendances, is connected to 
the terminals of the condenser. reveral forms of transformer and induction 
coil are described for use with the transmitter and receiver respectively. The 
transformer is wound preferably on & rectangular frame, the secondary being 
divided and lying on each side of the primary. А cylindrical transformer having 


, 
equal turns in each coil, may also be employed, or one in which the layers of 
tbe secondary decrease in numbers ouvwardly. Several arrangements of in- 
duction coils are described in which the secondary ia centrally divided by a 
condenser. The primare may be single, divided, or in parallel coils. The 
secondary may be wound in a single layer inside, or outside the primary, or may 
be in several layers decreasing outwardly in number. 2 claims. 


7,784. “improved system of distribution and eeliection of current fer eleotris 
traction." G. Davis. Dated April 27th, 1900. Relates to electric railways and 
tramways, Ke.., with overhead surply and return conductors. А frame with 
trolley wheels running on one conductor is provided with arma, carrying rollers 
to run on the outer conductor. The arms are attached іп the upper or lower 
position, according to the direction of travel, so that the out-going ones, for 
instance, ride over those which are returning, and a bridge piece with down- 
wardly curved ends is attached to each frame, so that the rollers can run over 
it and not lose contact. The ends may be hinged во us to follow curves. Inthe 
form shown, the arms are hinged, but they may be fixed in sockets on the 
frames, insulation being provided hetween the supply and return current col- 
lectors. An upper second guide parallel to the bridge may be discharged ina , 


direction either perpendicular to that of the furnace gases or making an angle 
of less than 90 with it. 6 claims. 


7,792. '" improvements la electrioslly-operated hrakes for contrifugal ey 
machines or hydre-extractors." И. С. Lonesdon and $. Dale. Dated April 2Tth 
1900. Relates to brakes for electrically driven and other hydro-extractors, A 
disc, prevented from rotating in a casing ia pressed down by a spring against & 
disc fixed on the upper end of the machine spindle. An electromagnet in 


mounted above the disc, and this is energised when the machine is started and 
draws the disc out of contact, 2 claims. 


7,795. “Improvements in electric light fittings." M. W. Calderbsak. Dated 
April 27th, 1900. A ball fitting, applicable to carry several lamps or an arc 
lamp, or as a ceiling connection, or part of an electrolier, is made in balves, 
Which are connected meobanically by bayonet slots and pins, or & screw 
coupling ring or set screws. and electrically by spring plungers and contact 
plates carricd in separate recesses in insulators. The parts can thus be sepa- 
rated and put together without disturbing the connecting wires, which pass 
separately through holes in the insulators to binding screws on the metal parts, 


TE middle partitions of the insulators fit together when the fitting is onited. 
claim, 


7,861. ''Improvements in and connected with electric incandescent lampe.” 0. 
Riebensabm. Dated April 27th, 1900. A bulb is made with a neck contracted 
and tapered at the end, and with an internally projecting tube. The leading-in 
wires are sealed in the inner end of the tube. One wire is bent over and coiled 
on the contracted part of the neck. The other wire is secured in an insulating 
plug placed in the tube. А screw or other cap has a metal part, containing а 
metal liner, which is formed into tongues to bear on the coiled wire, when the 
neck is pushed into the cap; an insulating part of the cap carries a central 
contact and a spring with a piece to bear on the wire. 5 claims. 


7,861. “improvements in er rolating to olectrical reciprocating apparatus." J. 
Brown. Dated April 27th, 1900. Relates to electrica] reciprocating apparatus, 
which, in the smaller form, may be nsed for heating eggs, chopping meat, &c., 
and in the larger form, for rock drilling, pumping, &e. Tbe instrument by 
which the work is performed (e.u. a knife, egg beater, hammer, saw, or rock 
drill), is carried by the movable core of a solenoid, the winding of which is 


connected with electrical contacts, which are made and broken by the move- 
meints of the core. 10 claims. 


7,918. ''improvements In actuatiag semaphore and liko raliway als." W. 
Smith and б. Smith. Dated April 28h, 1900. Relates to semaphore, &c., signals, 


noe and locking signals, interlocking wire and rod compensators. 
claims, 


7,983. ‘‘Improvements la electrica! elgnaiiing.” J. M. Mackelyne. Dated 
April 30th, 1900. Relates to wireless signalling by Hertzian radiations, and 
includes means for exciting and detecting the radiations, and for applying the 
transinitted impulses for general purposes of signalling or telegrapby or for 
actuating a Morse sounder or recorder, or a printing telegraph. In the 
transmitter the radiations are produced in an elevated conductor forming 
part of the secondary circuit of the induction coil, which circuit is broken at a 
spark-gap, and may include an earth connection, 9 claims. 


7,989. “improvements in electrie switches.” W. Jones. Dated April 30th, 
1:00. Relates to switches for nse in connection with street traction, хе. The 
contact blade is made in two sections separated by distant pieces or by washers 
and pivoted. The handle or arm is adapted to be forced between the side 
pieces to make good contact with the fixed contact. The arm is connected to 
the side pieces by springs to give a quick break. and is formed with a heel- 
piece to engage a pin and give & positive start. 8 claims. 


7,999. “A new and improved controlling apparatus for passenger lifts." 0. 
Kammeror. Dated April 86th, 1900. Relates to electric lifts. 2 claims. 


6,061. “ Improvement in or relating to propelling and steering devices for 
metor road vehicles.” А. Boult. Dated May Ist, 1800. Relates to propelling and 
steering devices for electrical]y-driven motor vehicles. 15 claims. 


6,061. ''Ligbtning conducters and arrestors for overhead electrio conductors.” 
J. M. Poche. Dated May Ist, 1900 Relntes to means for projecting overhead 
conductors from the etfects of lightning. The protector consiste of a metal 
tube, in the centre of whicb is fixed an insulator for supporting the conductor. 
The tube is provided with discharge pointe and an elevated portion. The tube. 
mav he mounted singly or in groups held in metal ringa on metal or wooden 
ports; in the latter case the metal portions are connected to earth. Discharge 
points may be attached to the insulated support, or the endsof the tube may be 


closed by discs. Pointed discharge bosses may also he clamped on the con- 
ductors, 2elaims. 


8,087. ''improvemente in harmonic telegraphy." А. T. M. Jebaeon. Dated 
May Ist, 1900. Relates to harmonic telegraphs in which any one of a number 


of receiving stations can be selected by a transmitting station by means of a 
series of double reeds. 5 claims. 


8,111. “ Improvements in parts of telephena instruments.” В. Brander and 
British Electric Works. Dated May 2nd, 1900. Table or wall apparatus is 
arrarged with the maxneto-mapnets forming a frame which is closed on by 
plates to receive the induction coil, polarired be 1, and the switching appliances. 


The motor is driven by д spur wheel, whicb gears with an internally-toothed 
wheel, 8 claims. 


8,123. ''improvements in and connected with electric light wall plugs. 
H. Oppenheimer. Dated MAy 2nd, 1900. A wall plug is formed with a base of 
china, or the like, having two lateral recesses, which are each met by two 
descending openings. In each recess is fitted a terminal piece, drilled and 
fitted with a screw to fix the line wire, and alsodrilled to receive the socket. 
In a modified form the line wire is led througha hole in the base. 1 claim. 


9,162. ‘Improvements Їп elcotrio transformers." W.L. Wise. Dated May 2nd, 
1900. In order to minimise eddy currents in three-phase transformers having 
three cores, the yokes are ro constructed that the sheets are parallel to the 
sheets forming the cores. The yoke is bent at the edges ro that when расей in 
position above and below the cores the edges meet and the серіге parts аге 
parallel to the sheets of the core. The yokes are clamped in suitable castings, 


and tbe end plates are boltedtogether. A switchboard is provided, access being 
obtained through a door inthe casing. 8 claims. 


8,180. “Improvements ia electric switches.” W. Ey. Dated May 2nd, 1900. 
Switches adapted to be quickly thrown over to break one circuit, or set of 
circuils, and make another. 3 claims. 


8,179. '' Improvements in electric switch apparatus.” W. T. Jones. Dated 
May 3rd, 1900. Relates to means for giving a quick step-by-step movement in 


aoe having a series of contacts, such as in motor-starting switches. 2 
claims. 


6,227. "improvements in er co»nected with windings for dynamo-electrio 
generators, motors and converters." V. A. Fynn. Dated May 3rd, 1900. Relates 
to drum armature windings for electric generators, motors and converters, and 


more particularly to the manner of connecting such windings to the sections of 
the commutator, 1 claim. 
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FIRE PREVENTION. 


THE recent fire in Queen Victoria Street with ite fatal 
results has appealed perhaps universally to electrical 
engineers, because it occurred in a building that was 
occupied by the General Electric Company. As usual with fires 
of this nature, there has been a lot of nonsense written about 


safety appliances, and the usual ignorant appeal made for 


American systems, and soon, the truth being that the appliances 
in use here are probably fully as efficient for the circum- 
stances a8 are the appliances in America for the conditions 
there met with. Moreover, it is certain that fires in 
America are &ccompanied by far worse losses of life than 
ever take place here, notably in the recent fire at the 
Waldorf Astor Hotel, and one at a Philadelphia factory only 
a few weeks ago, where the fire escapes were too short and 
a number of girls perished. 

Amerícan-type ladders were tried 20 years ago by Sir 
E. M. Shaw, and found quite unsuitable for London condi- 
tions. A wtiter in the Standard of June 17th advocates the 
use of Pompier ladders and the attendance with fire escapes 
of two men in place of one, and generally this writer, B. C.,“ 
has written the most sensible letter we have seen on the 
recent fire. 

There is an invention which has long been domiciled 
in England, but has not, we think, obtained the recogni- 
tion it deserves. We allude to the Grinnell sprinkler, 
This is an arrangement throughout a building of pipes with 
valves at every few feet. Each of these valves consists of 
a brass ball held in place by a bridge piece formed of three 
pieces of white metal, soldered together with a solder that is 
fusible at 152° F., a temperature that is soon attained above 
a very little fire. The water cannot act to keep the bridge 
cold, and the melting of the bridge is very certain. Every 
bridge within the zone of heat melts, and causes a fine 
shower of water to be thrown over a considerable area. 
Had such sprinklers been fitted in the room that took fire at 
Queen Victoria Street, it is more than reasonable to expect 
they would have extinguished the fire before it had become 
serious, and it is almost a certainty that they would have 80 
far delayed its progress as to have permitted of the rescue 
unhurt of all the victims of the fire. 

It is said that over 80 per cent. of English cotton mills 
have complete installations of sprinklers, protecting the 
machinery connected with a spinning power of no fewer 
than 18,000,000 spindles, And let it be understood that 
cotton-spinning mills, almost without exception, as regards 


the more modern mills, are fitted with outside staircases 


and landings from every floor; these are of iron, and 
form an easy way of escape. Out of 22 fires extinguished by 
the Grinnell apparatus in 1894, so little was the damage by 
fire and water combined, that in 13 cases no claims were 
made on insurance companies, and in nine cases the average 


loss was but £94. The insurance companies allow discounta 
D 
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of 20 to 60 per cent. for buildings fitted with sprinklers ; 
for the records of a total of 2,150 fires up to а certain date 
showed that in 60 per cent, no claims were made, and the 
average loss was under £50. 


We would not for a moment advocate neglect of other 


means of safety. External ladders and landings are greatly 
to be recommended. The plain rope from each floor, 
knotted to a good ring bolt in the floor or wall under a 
window, is of very great utility, and we do not agree with 
* B. C." on this point. True, women and girls would not 
dare to go down a rope, but where there were men present 
the latter would, we hope, let down the women first and 
then follow, and were there no men in the rooms 
threatened, surely the women could throw out the rope and 
а fireman could climb up it. There ought also to be a 
fire practice at regular intervals in every building, every 
person employed knowing the post to take up on an alarm 
being given, so as to make a proper use of the various means 
of safety. | 

Such a thing as a fireproof building seems almost out of 
the question. It is a mystery how a fire so rapidly gets hold 
and spreads; buildings when not themselves combustible 
contain combustible furniture and goods, and in 25 minutes 
or less an unprotected steel building will begin to fail by 
bending and softening of its parta. Hence the use of very 
solid timber in certain buildings is preferable to iron or 
steel. The best forms have double floors with interior 
gheet-iron linings, and it is found that if posts and beams 
are so made as to permit a burning of 2 in. without losing 
strength dangerously, safety will be fairly secured, because 
it takes a fierce fire to char toa greater depth. 

We need scarcely point out the danger from stairways and 
lift towers, which act as chimneys, and greatly assist the 
spread of fire. Such structures ought to be in outside towers, 
and bridge-connected to the main building. 

From accounts of American fires, it would seem that the 

skeleton steel buildings are little better than packs of 
cards, Hardly are they alight when they become huge 
furnaces. Safety can only be secured if the metal can be 
kept below a red heat. 

Much is now known in regard to the hazardous points in 
building construction. Holes for pipes, for example, should be 
stopped up with incombustible filling. Wired glass may be 
much used. Floors should be solid on concrete, i. e., no air 
space must exist below. Windows should have shutters to 
protect them from outside hazard, and heavy tanks, 
lift machinery and other heavy things should be so fitted 
as not to fall, as they so often do, to the destruction of floors 
and danger to firemen, as well as to the formation of holes 
through the floors to assist the spread of fire. But if fire- 
proof buildings could be discovered to-morrow, the fact 
would be of no particular value in respect of the thousands 
of old buildings existing. Things have to be dealt with as 
they are, and it is imperative that every building used as a 
factory or workplace, in which men and women are called 
on to work, should have all possible means of protection. 
In London, escapes cannot always be applied, but it were 
better to check a fire at the start than that means of escape 
should be used, which are liable to be cut off from use 
by the rapid spread of fire. We believe the sprinkler 
to be a good thing. It is not unsightly, and it can be fixed 


readily. It has amply proved ite capacities, and is recognised 
by fire insurance companies to the extent of very consider- 
able reduction of premiums, which is good proof of ita 
value, These sprinklers can be put up to be served either 
by gravity supply, or by means of special pressure tanks. 
In places like Manchester, the public water supply is at a 
sufficient pressure. Some day in London there may be a 
supply of pure water at ample pressure, but we fear that too 
often the existing supply by the water companies is not 


at a pressure that can be relied on, and therefore the өрер] 


pressure tanks must be employed. 

Finally, we should like to draw attention to the. British 
Fire Prevention Committee, and the useful work it has 
done and is doing. An industrial section has been added 


for business men, and is open to all firms of ordinary business: 
standing, who will have the benefit of the Committee's work 


and experience, especially in preparing their buildings во as 
to be safe against fire, and in arranging fire watches and fire 
brigades, together with meetings to discuss subjects of 
interest, read papers, &c. We should like to see this Com- 
mittee supported in ite effort& Nothing can be. done with- 


out funds, and the very addition to its numbers will make 


the Committee more powerful for good, by placing at ite 
dispcsal funds for the carrying out of necessary work and 


experiment, There is a deal of information scattered ubout | 


in various publications on the subject of fire prevention, and 
no doubt it will be the business of the Committee to collect 
such, and utilise what is good in its work. 


The frequency of fires, and the numerous deaths of late 


have brought the subject into prominence, and it cannot 
be that such fires will be allowed to continue their fatal way 
if it can be shown that their prevention is morally certain, 
ог, at least, that their rapid progress can be stayed, even 
for a few precious minutes. 


Г 


IN another column reference ів made to an 
article on the economy of mechanical 
stoking. Economy is of two or three kinds, It may be 
economical to use machines in order to save labour, for the 
interest, maintenance, and sinking fund charge may be less 
than the labour cost of hand-stoking the boilers to which 
such charges apply. Eoonomy may be effected in the weight 
of coal for a given duty, and it may be effected by enabling 
cheaper coal to be used. The last is & frequent economy 
of mechanical stokers, though it is also one that tends to 
cease or to diminish when the demand for such cheaper coal 
grows with the number of planta that are able to use it. The 
cheaper coal may also be one that is capable of producing 
more smoke than dear coal, and mechanical stoking is 
often advocated as а means of mitigating thesmoke nujsance. 
Too frequently such mitigation consists in spreading oyer 
the whole time the smoke that, with hand firing, is concen- 
trated into a few minutes at intervals, But & dozen 


Mechanical Stoking. 


_ chimneys serving mechanically-stoked boilers probably pour 


out quite as much smoke in the aggregate as, or even more 
than, a dozen chimneys of hand-fired plants. Indeed, the 
latter, tending to produce black smoke at intervals, are 
looked after by the stoker, whereas the former, which tend 
to keep smoke below the prosecution line of colour, are not 


looked after by their stokers, We do not write this in con- 


demnation of mechanical stoking во much ‘aa to point out 


e 
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that mechanical stoking cannot in iteelf remedy an initially 
bed arrangement. Nothing, for example, can prevent the 
effecta of what may be termed the American setting of 


water-tube boilers, which is responsible for so much of 


the London smoke. 
The American cares for none of these things, Onr 


national buildings and monuments are not dear to his heart. 


At the same time we, in common with the citizens of 
Ње Empire just now so numerous in our midst, do not 


саге to see London blackened by the results of 


 erude furnace engineering. Anything will do in which 
to burn anthracite, and that fuel lends itself to the 


unthinking add. careless engineer in a manner that 
bituminous fnel does not.  Pitteburg, since the natural 


gas gave out, St. Louis, and Cincinnati, among American 


cities, are, perhaps, the chief sufferers of the hard- 


coal regime, for they are treated to American boiler setting 
with the same callous indifference as is displayed towards 
London, and yet have to burn bituminous fuel which is 


probably much dirtier than any British coal. We would not 


-worry industry, and we do not uphold the too often un- 


reasonable methods of smoke prosecutors, but we do 
protest strongly against the stupidity which persists in 
ignoring natural laws, and building furnaces that can be 


pronounced to be smokers by inspection of the drawings. It 


is a matter of regret that boiler settings have been built 
ander the nosea, so to speak, of consulting engineers, whose 
only cure would seem to be the use of costly Welsh coal. 

The internally-fired boiler, still thought safer than the 
water-tube boiler by the boiler insurance companies, has 
always been difficult to deal with in regard to smoke pro- 
duction, The under-fired boiler was much easier to fire 
smokeleas!y, as witness the old-fashioned Yorkshire setting 
with the Juckes furnace. The water-tube boiler, which is 
an under-fired boiler, ought, if it is to have any special 
value, to permit of the resuscitation of  under-firing 
on correct principles, It has so far been employed in entire 

lect of the one point that it possessed of value, and has 
n a bad name in consequence, not necessarily of its 
orm, but of the indifference of engineers. 


The Castelli 
Coherer. 


I view of the recent correspondence in 
the Times on the subject of the discovery 


of the mercury and carbon or iron coherer, the communica- 
tion which we publish in another column, from the pen of 
Prof. Banti, editor of /'Eleiiricisía, is of special interest. 
À reference to the subject which occurs in the course of 
Mr. Marconi’s Royal Institution discourse will also be 
found in this issue, In our next issue we propose to 
refer at some length to this matter; we shall therefore 


defer comment until then. 


1 


Tests of Steam Pipe Coverings.—Furtber tests of 
pipe coverings have recently been made on 2-in. and 10-in. pipe by 
т. G. H. Barrus at 80 lbs. and 150 lbs. pressure. They are too 
voluminous to шошо, but the author's conclusions шау be of 


interest, First, t 


e nearest resemblance to hair felt was best, so 


that nothing can really surpass hair felt if this would only not char. 
The excellence is purely due to the entrapped air. Corrugated sheet 
made of asbestos gave better resulta when the ribs ran round the 
Pipes than when laid parallel with the pipe. All coverings appeared 
more efficient on the larger pipe. Coverings made for high pres- 
sure were far superior to low pressure covering, and even for low 
pressure work the high pressure coverings are worth their extra 
cost. Surface temperature of the covering must not be taken as 
an indication of quality. The coolest surface is not necessarily that 
of the best material. The paper is a:companiedby numerous tables 
by which the value of different coverings can be commercially and 
technically evalusted. The secret of good pipe coverings seems to 
lie in the imprisonment of air, and the prevention of such air from 
moving. Hence the value of hair felt, which offers so much fric- 


tional resistan 


ce to the movement of the air it imprisons. The value 


of air cells is well exemplified by straw, a material unsafe for use 
&bout steam pi 
water, will ens 


of 


, but which, if placed under shallow vessels of 
le these to freeze on a clear summer night through 
the earth’s heat, which usually makes up for the loss 
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THE ELECTRIC TRAMWAYS EXHIBITION. 


(Continued from page 8.) 


Messrs. Elliott Bros., of Century Works, Lewisham, at stall 37, 
are showing their Partridge sparklet fuse, of which a fall description 
appeared in our last issne, in actual work. The firm is issuing a 
circular of an entirely new series of alternating indicating instru- 
ments which they are putting on the market, and a standard test set 
for general use in tramway power systems. 

Messrs. Fairbairn, Lawson, Combe, Barbour, Limited, of 
Belfast, have on exhibition a screen on which are mounted a number 
of photographs of various engines which they have made from time 
to time. The only tramways engine shown is one recently inetalled 
in the tramway power station, Huddersfield, and it is to drive up to 
1,300 1.H.P. 

Messrs. Randall Brothers, of Palmerston Buildings, Old Broad 
Street, London, are exhibiting an interesting collection of various 
types of coils for different classes of machines insulated throughout 
with Berrite. The most interesting item isa comparatively small 
coil, which was constructed for one of the special transformers used 
in the Marconi installations for transmitting messages for exception- 
ally long distances. The enormous voltages that are employed in 
connection with the transformer apparatus necessitate the use of 
the most permanent and highly insulating materials. To traction 
engineers, the chief feature about the Berrite insulations, apart from 
their durability, is that they can be relied upon even when 
very high temperatures are maintained in the conductors which they 
are used to insulate. Among other complete apparatus insulated by 
Berrite may be mentioned a motor and coils, for arc lamps and 
other purposes (in which high temperatures are unavoidable) by the 
Westminster Engineering Company. Also a motor by the Langdon- 
Davies Electric Motor Company, Limited. Those who prefer insu- 
lating with varnish will find Randall's varnish at this stand. 

Messrs. Anthony & Ross, of St. James Ironworks, Govan, 
Glasgow, show Ross’s patent automatic tramway point shifter, 
fitted with patent safety connecting rod. The invention obviates 
the use of slow and cumbersome systems of shifting points. It 
permits the motorman to shift the points without stopping the car, 
and provides against the possibility of points lying, or becoming, 
partially open. The swinging arm, besides doing other work, holds 
the points securely to either position. To shift the pointe the 
motorman presses with his foot a portable knob fixed on the car plat- 
form, which causes a pointer to slide along a guide rail, laid in the 
permanent way, leading into a grooved swinging arm (placed inside 
of a strong steel box) to which is connected the pointe rod. The 
shifting of the swinging arm effects the desired change in the 
position of the points. The foot action of the motorman moves the 


Tus Ross Pornt SHIFTER. 


inte from whatever position they may be in. If they are lying 
or the opposite route to that along which the motorman wishes to 
travel, his foot action shifts the points to the desired route. The 
connecting rod, which is also patented, is a very important adjunct 
to this invention. Supposing the points should get choked with 
stones, coals or other material, the connecting rod permits the 
ре to pass through without disturbing the points іп the least. 

epoint is made of great strength, so as to carry safely all street 
traffic; it can be made to suit right or left-hand points. The 
London agents are Messrs. Biggs, Wall & Co., 13, Cross Street, 
Finsbury Pavement, E.C. | 

Messrs. Kelvin and James White, Ltd., of 66, Victoria Street, 
8.W., have a comprehensive exhibit of Lord Kelvin's patent elec- 
trical instruments at stall No. 79. "These are so well known that it 
is unnecessary for us to go into detail in describing them, but they 
represent in all cases the latest type of the particular class of instru- 
ment. Ammeters, voltmeters and wattmeters, both indicating, 
recording and portable, suitable for direct or alternating current, 
are shown, also a sample patent circuit breaker, as well as different 
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types of switches. The attention of engineers may be drawn to the 
Kelvin S.R.. or moving coil instrumente, which derived their name 
from Lord Kelvin's well-khow!ti thstrameht the siphon recorder, 
used for submarine cable work. These are shown in three different 
types for switchboard use. Samples of the Kelvin electrostatic 
voltmeters are also shown, and it will be seen that in the latest 
type & much lomger scale is obtained. For H.T. transmission 
work the open scale dial type is particularly suited, and these instru- 
ments are now supplied in an insulated case so that there is no 
danger through accidental contact. They are used in the majority 
of central stations where the system is a high tension one. A 
sample feeder log is also shown. This instrument records and indi- 
cates the current and voltage of the circuit in which it is fitted, and 
it, therefore, does away with the necessity of readings being taken 
at stated periods, seeing a continuous record is kept. These instru- 
meuts have been adopted by the Glasgow Corporation. Different 
types of wattmeters are also shown for switchboard and portable 
use, both of the indicating and recording type; a number of testing 
instruments for testing insulation, conductivity of a rail bond or 
rail while the cars are running, and also ordinary resistances. 
Samples of Lord Kelvin’s balances are also shown. 

Messrs. Meldrum Bros., of Atlantic Works, Manchester, have 
oue of their well-known Koker ” stokers on view, of which we 
give a photograph below. 

The General Electric Co. (1900), Ltd., have a capital exhibit 
of tramway supplies at their stand, No. 34. The principal features 
are Wood's patent fittings and appliances, which have been very 
carefully worked out. An improved trolley standard for double- 
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deck cars is shown ; this is arranged with a variable arm lever so 
as to give a reduced upward pressure on the trolley wire when the 
cari la ipssitus ander low bridges, where the trolley wire is usually 


MELpRUM's “KOKER” STOKER. 


rigidly fixed. The swivelling trolley head designed by Mr. Wood 
possesses many points of ingenuity. The fork is so shaped, that 
no matter how the head may be turned, it is impossible for the 
trolley or span wires to get caught under the wheel; a hard steel 
lobse washer gives security against cuttiog of the bearing faces, and 
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is less liable to be mislaid than the steel balls of а ball bearing; а 
slotted nut and split pin give adjustment to „ẹth in.; the bead is 
provided with a strip of insulation on the upper side, so that when 
putting the wheel on the wire in the dark, the conductor is not 
misled by seeing the lamps light up be’ore the wheel is properly in 
place. A steel spindle with a slot cut in it provides both for storage 
and for automatic feeding of the lubricant, while the bearing of the 
trolley wheel is exceptionally long. The well-known Wood grooved 
frogs and crossings for use with swivel trolley heads need no 
description; the movable points and automatic shunting points 
are extremely simple and ingenious, bei'g a complete d 

from the ordinary A new section insulator, ih which the 
flanges of the trolley wheel are ‘guided past a gap in the conductor 
by means of an insulated metal centre piece, the usual wooden 
strip being dispensed with, is also noteworthy. A large variety 
of accessories, insulated where necessary with ''Bamsohm," is 
shown. Cast-steel cut gear wheels, and steel pinions pressed to sha 
out of the solid with a pressure of over 1,000,000 lbs., are exhibited ; 
the latter, it is claimed, are exceptionably durable. Robertson 
lamps, bells, fittings, &c., for cars, find places on the stand. A 
novel device in connedtion with the General Electric Co.'s well- 
known system of traction telephones is a small weatherproof box, 
which can be fixed on any size of pole in a few seconds by means 
of a steel strap, accessible only from inside the box. This can be 
used for a variety of purposes besides telephony. Other parts of 
the telephone system are shown, and we understand that several 
improvements have beën effected in the details of this system. A 
switchboard panel for a compound dynamo, with interlocked main 
and shunt switches, is of interest; the main switches cannot be 
closed until the dynamo is excited, and it is impossible to close the 
equaliser and positive switches until the negative switch and the 
exciting circuit are closed. For other features of the exhibit we 
must refer our readers to the stand iteelf. 

Messrs. Geipel & Lange, of Westminster, exhibit their now 
well-known specialities, including Vultan " watt-hour meters and 
portable testing instruments, Ward-Leopard" rheostate and 
circuit breakers, Geipel's patent steam traps aod separators, 
Okonite and Manson insulating tapes, Centrator motors, &c. 
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G.E.C. 8кюстонм INSULATOR WITHOUT WooDEN STRIP. 


The exhibit of the Cape Asbestos Co., Ltd., of 8, Minories, E.C., 
consists of a complete set of boiler and steam pipe coverings, fitted 
to models of boilers and pipes, also a full range of the company's 


Port, 


G.E.C. Cast STEEL Рппон Paxsssep Орт 
or SOLID BLOCK. 


manufactures in cloth, fibre, steam packings of all types, sheet- 
ing. &. | | | 
Witting Bros., Electrical Engineers and Contractors, Ltd., 
of 49, Cannon Street, London, E C., show at Stand No. 58 a car body 
similar to the 100 which they are supplying to Bradford. "This was 
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built by Messrs. G. F. Milnes & Co., and is mounted on one of their 
trucks. In addition, a standard 30-H P. motor is to be seen 
there similar to the type they are supplying to the 
Bradford, Glasgow, Birkenhead and Brighton Corporations, 
and also to the South Lancashire Power Company. The 
icnlar features of this motor are its lightness, and the 
fact that it will give 100 per cent. overload for a period of one 
minute without undue heating or sparking, immediately following 
the ordinary full-load-run test of one hour. Another novelty to which 
icular attention may be directed is that of a new form of brake. 
This is worked hydraulically and controlled electrically. The 
arrangement of the brake parte is such that the full brake effort 
may be instantly applied by the driver, or the pressure may be 
instantly released. In emergency cases the driver puts the handle 
hard on, and the various parts are so adjusted when mounting the 
brake on the car that no skidding of the wheels can possibly take 
lace, even though the brake is put in the “full on” position. Again, 
y the manipulation of a very small handle fixed to the car dash, it 
is quite easy to moderate the pressure on the brake shoes by 2 lbs. 
at atime, which is sufficiently fine for all practical purposes. This 
brake possesses the further qualification of being instantly 
applied and released, and there is no time element to be taken 
into account, as there is with an air brake equipment. On 
account of the liquid used, which is oil, no part of the mechanism 
is liable to clog up or stick, and at the same time the lubrication 
of all parts is very effective, making wear an absolute minimum. 
The apparatus is light, and, we understand, comparatively in- 
sive. The opening and closing of the various valves are 
controlled electrically, the power being furnisbed from two accu- 
mulators carried on the car. In the event of the current failing for 
any reason, the brake is automatically applied and the car stops. A 
mechanical arrangement is, however, introduced in a solenoid, which, 
when applied, puts the valves in such a position that the brake is again 
taken off. The car may then be run back to the shed, controlled 
only by the electric or slipper brake. We are informed that this 
brake has been used with marked success in Paris for the past 12 
months, where all cars have to be supplied with a power brake 
equipment, This particular form has, moreover, received the sanc- 
tion of the Prefect of Police in that town. 


The Lorain Steel Company, of 29, Great St. Helen's, London, 
E.C., at Stand 89 exhibit part of a complicated street junction 
designed for Reading Corporation Tramways. It consists of a 
movable point combined in a solid casting with two curve crossings, 
the whole being 18 ft. long. The tongue of the point is of hardened 
forged steel 9 ft. 3 in. long. The open point corresponding is 
combined in a solid casting with a curved crossing, the whole being 
14 ft. in length. The points are curved laterally to 200 ft. radius 
in order to provide easy entrance into the 40 ft. centre radius curve. 
Connecting with the points are two crossings in a solid piece, the 
lengths of same being 7 ft. 10 in., 9 ft. 6 in., and 8 ft. 6 in. At the 
intersections in these pieces are provided specially hardened and 
toughened steel plates, in order to resist the additional wear. These 
plates are во designed as to be renewable without disturbing the 
paving or taking up the casting, thus providing an extremely long 
life. Drawings are shown giving examples cf complicated special 
track junctions as supplied to the tramways of the London County 
Council, Newcastle, Reading, &c. Parts of a portable crossover are 
also shown, these being of great use in the construction of 
permanent way; they bave been largely used by the corporation 
tramways of Glasgow, Liverpool, Manchester, &c. At Stands 134 
and 135 is shown half of a complete conduit centre-slot crossover as 
designed by Messrs. J. G. White & Co., Limited, contractors for the 
Tooting lines of the London County Council Tramways, and manufac- 
tared by the Lorain Steel Company at their works at Johnstown, Pa. 
This construction is practically a new departure in the United King- 
dom, although in many respecta similar to that sdopted as standard by 
the leading conduit traction lines in the United States, such as New 
York and Washington. The features particularly noticeable are the 
extreme size of the solid casting, comprising the wheel-rail crossing 
and two half-alot crossings, the general strength and true alignment 
of the slot point, and the finish of the work. All crossings both for 
the wheel-rail and slot-rail are provided with a plate of the Lorain 
Steel Company’s specially hardened steel, which is renewable 
without disturbing the paving when it becomes worn. This half of 
а crossover will, after the termination of the exhibition, be laid on 
'the new Tooting lines of the London County Council Tramways, all 
the special track work of which is being manufactured by the Lorain 
Steel Company as sub-contractors to Messrs. J. G. White & Co. 


The Simplex Steel Conduit Co., Ltd., exhibit their system of 
steel conduits at Stand No. 3, in the arcade near the main entrance 
to the Hall. The exhibit contains the latest fittings introduced by 
the company. These consist of new pattern inspection fittings, bends, 
tees, cross-pieces, &c., and improved pendant fittings. Various 
modifications and improvements have been made on existing fittings, 
and the complete wiring system is shown. Some of the fittings have 
been specially designed by the company for use in connection with 
‘the wiring of buildings such as are found in a tramway or railway 
generating depót. The corridor and emigrant fittings are largely 
med by railway engineers, as also is the subway fitting made by 
the Company. This is used in lighting subways, underground 
stations, waiting rooms, lavatories, car sheds, inspection pits, &c. 
The water-tight switch is aleo used in this connection. The box of 
the switch is made to accommodate any of the ordinary tumbler or 

switches in general use. 

The Triumph Stoker, Ltd., of 39, Victoria Street, S.W., 
exhibit their Triumph stoker, a sprinkler type of machine, which has 

y been described in our columns (see ELEOTRICAL REVIEW, 
mber 13th, 1901). It is largely used at the Sunderland Cor- 
poration electric supply works. 
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Messrs. Aiton & Со.. of Western Works, Hyde Road, Willesden 
Junction, make a speciality of pipework for large power installa- 
tions, specimens of which are shown on their stand. The work 
covers a good deal of ground, involving, as it does, the supply of 
Steam, feed, exhaust, water, drain, and other pipiug, with all valves 
and accessories such as filters, meters water and grease separators, 
&. It is a point worth mentioning that the firm devotes its whole 
efforts to pipe work, instead of tacking it on to some other branch of 
engineering. The exhibit shows various forms of steam pipe with 
welded and screwed flanges, the latter being expanded and brazed ; 
various methods of taking off branches are shown by means of 
rivetted wrought-steel saddles, cast-iron or cast-steel tee pieces. 
The handrailing round the stand is made up of {еза piping, with 
branches at frequent intervals. Numerous photographs of installa- 
tions carried out by Aiton & Co. are shown on the stand, illustrating 
the variety and extent of the firm's connection. It is the practice 
of this firm to test all high-pressure piping, by which is meant 
steam and feed delivery piping, to 350 lbs. per sq. in., aud all low- 
pressure piping such as exhaust and water piping to 100 lbs per ма. 
in. Sheets of standard flanges and drilling are exhibited, and it 
is noteworthy that these embody the drilling so strongly recom- 
mended by all authorities, viz, multiples of four holes, so that all 
branches and connections can be turned to right angles if desired. 

The Bergish Steel Foundry, of 39, Victoria Street, S. W., have 
an interesting exhibit, of which the principal feature is their 
patent pneumatic fender. This is so combined with the brake vear 
that when the latter is put hard over in case of emergency, the 
fender is automatically dropped and held down on the track with & 
considerable pressure, while at the same time the rails are sanded 
with an air blast. 

The Brash Electrical Engineering Co., Ltd., of Victoria 
Works, Belvedere Road, §.E., are showing two cars, fitted with 
trucks and moturs, the whole of which were made at their Falcon 
Works, Loughborough, as well as their other exhibits. The cars 
are both of the double-deck type; one is mounted on a single 
truck, to carry 66 passengers, with reversed stairway, electric 
brakes, illuminated route indicators, &c. The other, one of a 
number built for the Maachester Corporation, is mounted on two 
Brush maximum traction trucks, and has the ordinary type of stair- 
case. The maximum traction trucks are of the Brush Company's 
standard type, of which, we understand, over 400 are on order; it is 
shown in our illustration herewith. A special type of truck, built 


BrusH STANDARD MAXIMUM Traction TRUCK. 
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for the Wolverhampton and District Tramways, with & device for 
varying the load on the driving wheels, and a type D maximum 
traction truck, are also shown. 

Other exhibits are standard Brush tramway motors, of powers 
varying from 17 to 50 B. H. P., a variety of controllers, rheostats, and 
other tram way accessories, with motors, boosters, &c., for use in 
works and power stations. A non-electrical exhibit is -a 10-в H.P. 
light petrol Brush motor carriage, geared for 30 miles per hour, and 
weighing complete 15 cwt. 

The British Thomson-Houston Co., Ltd., of Rugby, have an 
excellent exhibit, including their latest electric traction apparatus 
for operating light railways, tube railways, and tramways. Most of 
the apparatus shown is similar to that used on numbers of light 
railways and tramways equipped on the Thomson-Houston system 
in various parts of the United Kingdom and abroad. The car 
exhibited is a typical double-deck car, built by Messrs. Milnes, and is 
mounted on two Brill maximum traction bogie trucks. Several different 
types of B.T.H. traction motors are shown, all of the ironclad type 
of construction, suitable for narrow and standard gauges., The most 
striking feature of the B.T.H. exhibit is the B.1.H. master- 
control system, which is shown in operation, the only 
difference being that, owing to limited space and for 
the purpose of a clearer demonstration, the motors shown 
in operation are of the type C.E. instead of traction motors. 
As our readers are aware, the Great Northern and City Railway 
Company are having their trains equipped with this master 
control system. Two trains equipped with this system are now 
in operation on the Central London Railway (Twopenny Tube), 
and it has also been adopted by the Manhattan Elevated Railway 
of New York, U.S.A., after the most rigid examination. In con- 
trollers they show three styles, types B 18, B 6, and K 10. The 
B. T. H. standard type electric locomotive exhibited in operation is 
similar to that in successful operation at the works of Messrs. l'latt 
Bros, Oldbam. The weight is 9,500 lbs. with a draw bar pullon the 
level of 1,000 lbs. at eight miles per hour. The voltage is 202 to 
210; gauge, 2 ft. 6 in. (minimum gauge of locomotives of similar 
type 1s 24 in.); wheel base, 37 in.; diameter of wheels, 22 in.; 
width over all, 3 ft. 82 in., aud height above frame, 25 in. The 
motors driving it are similar to standard B. T.H. traction motors, and 
are arranged tandem. The entire locomotive is of simple and 
substantial constructicn so as to resist hard wear and use. The 
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company shows a complete line of oil switches, ranging from 15 to 
1,000 amperes, and from 2,500 to 40,000 volta, which can be arranged 
to operate automatically on reversal of current or overload. Their 
standard feeder pillar and samples of overhead line material, 
rheostats, Thomson watt-hour meters and tramway meters, 
switchboard instruments, and many other things are also shown 


ere. 

British Westinghouse Electric and Manufacturing Co., 
Limited.—This exhibit is the largest at the Exhibition. It con- 
sists chiefly of a complete electric tramway in actual operation. The 
power station, the overhead line, the tramcar, and the track are 
fitted throughout on modern principles. The tramcar, which travels 
the full length of the hall on a track over 300 ft. long, is an 
exceptionally large one and similar to those supplied by the British 
Westinghouse Company for ths Tyneside Electric Tramways. The 
car is fitted with a quadruple power equipment, there being four 
driving motors, one coupled by single reduction gear to each 
of the four axles of the two trucks. The motors are of the 
Westinghouse No. 49 B tramway type. The 
four motors of the exhibition tramcar are all 
regulated and controlled from a single control- 
ler, very similar in appearance to the ordi- 
nary type as used for the usual double equip: 
ments, having one main lever for the control 
of the running motors, and a small reversing 
lever. The main lever of the controller, besides 
forming the sole means of motor control, also 
serves as the brake controlling medium. The 
brakes used on the car are of the Westinghouse 
magnetic type, with which our readers are 
already acquainted. For the better exhibition 
of the action of this brake, a single truck 
equipped with Westinghouse motors, and with 
a complete set of the brakes, is placed on 
about 40 ft. of track. The motors are 
supplied with current through flexible leads, 
and from a controller stationed at one end 
of the track, the motors and brakes are 
brought into actual use under conditions which 
render close inspection of their working 
possible. The power station plant is a three- 
cylinder vertical gas engine of 112 B.H.P. 
driving a 75-KW. compound-wound direct cur- 
rent railway type generator. As far as possible 
the various apparatus are shown in duplicate, 
and, in some cases, taken apart, so that plant 
may not only be seen working, but the materials 
and workmanship may be closely examined. 
The exhibit also comprises specimens of West- 
inghouse manufactures, including motors of 
various types and the new Westinghouse- 
Bremer lamp. The Westinghouse type "C" 
motor, which is shown, is an alternate 
current induction motor, which is extensively used in collieries, 
steel and iron works, and general manufactories. It is 
built in all sizes up to 800 m.r. The “auto-starter” ів 
practically a two-way switch working in conjunction with a small 
reducing transformer, and is uséd in conjunction with the larger 
sizes of type “С” motors. The type “F” motor is also of the 
alternate current induction type. It is very similar to the type 
"C" motor, differing from it only in having arrangementa 
for varying the resistance of the rotor circuit, by which a variable 
speed may be obtained. There are several types of Westinghouse 
electric tramway and railway motors for traction shown, each of 
which has been expressly designed for a certain class of service. 
The No. 49 B motor, which, as we have mentioned, is used on the 
Tyneside car, is a type designed more particularly for city 
tramway work, where speeds are comparatively low, where over- 
loads and heavy gradients occur, where frequent and rapid stops and 
starts are necessary, and where the vehicles run singly as motor 
passenger cars. A special type of car heater has been developed 
for use in conjunction with the Westinghouse magnetic brake. 
The other Westinghouse exhibits are their controllers, lightning 
arreaters, canopy switches, diverters, &c. 

The Britannia Company, of Colchester, have a capital exhibit 
of electric tramway supplies. They are now the sole British repre- 
sentatives for the sale of Dirigo insulating material, manufactured 
by the Ohio Brass Company, and hold a very large stock of the 
goods illustrated and described in their catalogue, No. 5, which may 
be obtained on application. They manufacture at their works at 
Colchester a large portion of the bronze part of overhead line 
material for electric tramways, in conjunction with Dirigo” insu- 
lation. Very often English engineers require the ears of insulating 
bodies to be a great deal heavier than those used in American prac- 
tice, and the style of frog requires to be different ; it is this kind of 
material particularly which is being manufactured at Colchester. 
In fig. 1 we show their type M straight line hangers. The igsulator 
bolts are screwed ? in. or § in., as may be desired by engineers. 
The particular features which appeal to the users of these insu- 
lators are the hexagonal nuts on the insulator bolt and hanger cap, 
which, being of the same diameter, permit one size of wrench 
to be interchangeable on them. The lugs serve as a means 
of holding the cap securely in position on the hanger, by 
bending some of the lugs, preferably any two which are opposite 
each other, under the shoulder formed on the hanger body 
beneath the threaded part, and tightly against it, thus preventing 
the cap from unscrewing and backing off. The twin single 
curve hanger (fig. 2) is used where two trolley wires come 
close together on curves, and has the advantage of preventing a 


swivel trolley head from fouling the double pull-off which sometimes, 
occurs in ordinary practice owing to the arms of the double pull-off 
being so close together. The duplex straight line suspension (fig. 
3) is & comparatively new form of suspension, it1 chief objects 
being double insulation between the two trolley wires, and flexi- 
bility of suspension. The company's standard mine hangers are 
specially suited to be used in mines as the insulation is protected 
against accidental blows of the trolley wheel, and from moisture 
drippiog from the roof of the mine by a metal covering 
which partially envelopes it, and the usual trouble of surface 
leakage consequent on the depositing of conducting material on the 
outside insulator has been avoided by this special form of con- 
struction. Type W trolley clamp (fig. 4) is a form of clamp 
which is greatly used in America. It consists of two jaws 
hinged on an inter-locking pin, which in addition to forming a 
pivot for the jaws, also pastes through the enlarged head onithe 
lower end of the stud bolt, securing the latter in place, and 
preventing its returning when the corresponding part to which it 


Тнв WESTINGHOUSE EXHIBIT. 


is attached is threaded on to it. The clamping effect is secured by 
a cone-shaped sleeve, which fits into a corresponding conical recess 
on the upper part of the clamp, and whicb, by forcing them 
apart, in turn closes the jaws together over each wire, thus securely 
gripping. The Century splicing ear (fig. 5) is a new form of ear 
which is stronger thau the ordinary type of splicing ear, owing to 
its special construction. The wires are quickly and easily placed in 
the ear, and are securely beld there by means of slotted, com- 
pressible steel caps, tapered on the outside and serrated on the 


inside, which slip over their ends and set themselves in the 
receptacle provided for them. The Britannia Co.’s emergency 
trolley wire splicer is claimed to be very useful in the case of a 
breakdown; it is very quickly manipulated, and has given 
great satisfaction. The company holds a large stock of the different 
types of trolley splicers, which are largely used in America, 
but are only used on a few systems in this country at the present. 
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time. The Premier strain insulator is intended to supersede the 
old form of spherical globe insulator, and it is made con- 
siderably stronger. It is a new insulator, and the insulatin 

material is of a specially hard nature. The Brooklyn strain 
insulators (fig. 6) are of a design which is different to that 
of other makes. The body of the bronze metal part is made 
of one piece instead of in two halves as is usual, and on this 
acoount the insulators stand the most severe strain which 
occurs in tramway practice. A new form of expansion bolt for 
securing wall rosettes is shown in fig. 7, in which there is said to be 
no chance of the bolt withdrawing, as the inward ends of the sleeve 
are forced outwards the further the bolt is screwed up. The motor 
armature lift (fig. 8) is specially usefal for the rapid handling of 
motor armatures, and it is designed so that it can be readily 
operated in the motor pit. The car replacing frogs shown in fig. 9 
are very useful in speedily replacing derailed cars, and they 
are used satisfactorily on a number of tramway systems. A 
number of Nicholson frogs is exhibited at the Britannia stand, 
these having been specially designed so as to be suitable for both 
fixed and swivel trolley heads. The chief point of difference 
between this and tbe ordinary type of frogs is that the receivers or 
projection pieces to which tbe trolley wires are clamped are brought 
quite close together on the plate, just leaving sufficient room for the 
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trolley wheel to pass. The ends of the receivers are sloped off to 
а point, and they consequently overlap each other; on this account 
the trolley wheel is actually on one of the receivers before it has 
left the other. The swivel head has no chance of turning in passing 
from one of the receivers to tne other, as this is prevented by the 
slopes on the receivers and also by the outside flange, which latter 
guide assists, as in the case of the American frog. This frog 
is also suitable for a fixed head, having no grooves for the 
flanges of a fixed wheel to jump out of, which tendency is caused 
by the flanges of a fixed wheel not being in a perfect line with the 
grooves in a frog. A trolley standard of a new design is 
shown for centre or side running systems, and it is fitted with 
special internal springs and a double errangement of ball bearings. 
It has a compensating movement which keeps the pressure on the 
trolley wheel the same irrespective of the height of the trolley 
wire. The compa y also shows a variety of pole bases, as manu- 
factured at the Colchester foundry, which has an output of about 
200 bases per week. A section pillar of standard design is 
exhibited, together with a number of types of panels as used on tram- 
way and lighting systeme, and a new type of quick-break switch ; also 
repairing shop tools for tramway purposes. 

The company has issued a special bulletin, No. 8, which describes 
a number of third-rail insulators. It includes a description of a 
Chicago electric railway, the special feature being the high rate of 
speed attained. The insulators used throughout this line are illustrated 
in fig. 10. They consist of a wood block supported on a malleable 
iron base, and provided at the top with a cap casting, which 
is bolted to the block by means of two machine bolts, which 
pass entirely through the wood block and the extended ends of the 
casting. The wood block is specially prepared by impregnating 
with oil so as to exclude all moisture and add to its insulating pro- 
perties The block is provided near its lower edge with several 
tarns of heavy iron wire, which serve to prevent its splitting. Four 
holes are provided in the base casting for the attachment of the 
insulator to the rail tie by means of lag screws. 
| The Union Electrie Co.. Ltd., have а comprehensive and 
interesting exhibit at Stand No. 25, comprising a 115-Kw. generator 
for direct coupling ; three kinds of motor, open, enclosed ventilated, 
and totally enclosed ; variable speed motor, with two commutators; 
motor - generator; a variety of arc lamps, including the flame” arc, 
double carbon arcs for simultaneous or successive burning, enclosed 
arcs, &c. ; motor starters of several different types, reversers, con- 
trollers and polyphase rheostats; Atkinson's patent ammeters and 
voltmeters of the float-in-liquid type, which are remarkably dead- 
beat, accurate and cheap; and "Lux" watt-hour meters. Special 
Interest attaches to the ventilated motors; these are provided with 
large but unobtrusive hoode, through which the air is drawn in and 
ejected after passing over the commutator and through the 
armature. The ventilation, being thus directed, is as effective as the 


freer but indiscriminate ventilation of the open type, and the out- 
put of the two types, weight for weight, is equal. A new system of 
permanently fixed brushes, and movable pole-pieces to give a secret 
adjustment for sparklessness, is being adopted by the company. The 
step-by-step motor starters, with or without no- voltage and overload 
release devices, are also interesting ; the switch can only be put on by 
successive to-and-fro motions of the handle, which: ensure the lapse 
of t sufficient interval of time in the operation of starting the 
motor. — 
Messrs. Dick, Kerr & Co., Ltd., of Cannon Street, E. C., have 
one of the best exhibits. It is, as usual, а combined exhibit of 
D. K. & Co. and the two Preston companies. Itattracte a good deal 
of attention by reason of its leading feature, which consists of one 
of the L.C.C. cars built for the South London conduit lines. This 
car, which we illustrate, bears considerable resemblance to what is 
known as the ' Preston" type, with Bellamy reversed stairway, 
which has been supplied by the firm to many of the tramway 
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systems in this country. The seating capacity is 66 passengers, 
28 inside and 38 outside, and the total length overall is 
33 ft. 6 in. The frame of the car is so arranged as to 
accommodate on each side two large fixed windows in the 
centre, and four end windows arranged to lower. Above the 
windows is a line of narrow, ornamental pivotted sashes, provided 
for ventilation, this being a distinctive feature of the Preston car. 
At each end of the car are provided route-indicator boxes with 
revolving linen screens. A new feature in the interior of the car 
is a glazed partition dividing the seats on each side. The interior 
woodwork is of quartered oak, the end doors sliding in the usual 
way, and fitted with the necessary handles, catches, &c. The roof 
seats will be of the garden type, with angle-iron legs. The car is 
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SUNDERLAND COMBINATION VESTIBULE CAR. 


mounted on maximum traction bogies of the Brill type i 

carrying one motor. The cars are fitted with 5 
trollers, and there is the usual equipment of emergency switche 

lightning arresters, hand-brake, &c. The plough attached is similar 
to that employed on the Paris conduit system. The single-deck 
combination vestibule car, which we also show, is on exhibition 
It has been built to the order of the Sunderland Corporation Tram- 
ways. The main feature in the design is the provision of both out- 
side and inside seats upon a single deck, giving also ample room for 
passenger? alighting from or boarding the car, and consequently 
reducing the time necessary at the stopping places. It accommodates 
34 passengers, 16 inside and 18 outside, and has an overall length 
of 30 ft. 10 in. over the buffer irons, and a width of 6 ft. over 
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the side sills. The truck is oftthej21E Brill standard design, 
with 6-ft. wheel base and 30-in. wheels. The under-frames 
are of oak in combination with steel sole bars, and ensure a maxi- 
mum of strength with minimum weight. The platform frame, 
which is an important factor in this class of car, is formed by con- 
tinuing the side frames to the necessary length. The car is of the 
“vestibule” type, offering complete protection from the wind and 
weather to the motor man, and diminishing the draught to the out- 
side passengers on the platforms. The vestibules are furnished with 
balance blinds and windows, one on each evd, constructed to drop if 
required. In order to ensure the safety of the passengers riding on 


Dick-KERR MOTOR ALTERNATOR. 


the open portion of the car, the near side of the front platform and 
the off-side of the rear platform are panelled in, the panelling 
being surmounted with wrought-iron scroll work. On the off-side 
of the front platform and the near side of the after platform are 
folding gates. The whole of the open portion occupied by the 
engers is adequately protected from the weather by storm blinds. 
The equipment comprises two No. 26A motors, and standard DEI 
form B controller. The motor alternator exhibited consists of a 
direct-current shunt-wound motor direct coupled to an eight-pole 
three-phase alterpating-current generator, the two machines being 
carried on the same bedplate. The output of the generating side is 
200 xw. when supplying current at 5,500 volte, and running at 375 
revolutions per minute, and 25 cycles per second. The motor is a 
four-pole shunt-wound machine, running at 550 volts. The field 
oke is of high permeability cast-iron, the pole-pieces consisting of 
laminated steel cast into the frame. The armature is of the slotted 
drum type, the core being built up of laminated discs securely 
carried on a special form of spider. The alternating-current 
generator is of the revolving field type, with external stationary 


DiIck-KERR STATIONARY MOTOR. 


armature. The armature consists of laminated segments built 
up in and dove-tailed into a cast-iron frame, and the windings 
are star connected. The field magnets are of laminated 
steel, firmly keyed and bolted to the revolving hub, which is iteelf 
keyed to the shaft. The field magnet spools are firmly fixed to the 
pole-pieces, but are readily removable. Various sizes of standard 
traction motors are exhibited at this stand, also controllers, and 
double and single-deck trolleys, overhead line material, permanent 
way work, &c. One of cur illustrations shows a stationary motor, 
such as they are exhibiting, of 5 H.P. and 10 H.P. for various indus- 


trial purposes. These are made in all sizes, from 4 to 100 н.р. and 
are wound for various voltages. 

Messrs. R. W. Blackwell & Co., Ltd., of 59, City Road, E.C., 
are of course prominently in évidence with a good collection of the 
hundred and one things which they are supplying for the equipment 
of electric tramway systems. Several tvpes of rail bonds, Aetna” 
insulators, poles, track and line tools, tower wagons, junction boxes, 
flexible suspensions, air hrakes, and swivelling trolleys are all to be 
found at their stand, No. 53. The “Tandem” life-guard and their sheet 
steel gear cases are attracting considerable notice. The Tandem“ 
guard consists primarily of two parts, marked 4 and B on the accom- 
panying illustration, which shows the guard as carried in ordinary 
use underneath the platform ofthe tramcar. Both a and B are 
here arranged at a height of 2 in. or 3 in. above the tram-rail, the 
weight of part a supporting part B through the lever c and pin D. 
In the event of a car over-running an obstruction, such as a human 
body, the front guard a will in most cases pass under the body and 
save it from being over-run by the wheels of the car. Should the 
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BLACKWELL'S TANDEM LIFEGUARD. 


^ ront guard, however, fail to pick up the body, as may happen when 
*he fallen person is a very small child, the front guard will then 
«lide over the body and wil) be raised from the ground. The moment 
that the front guard is very slightly raised (from 1 to 2 in. is 
sufficient), the lever c releases the pin D, allowing the rear guard в 
to fall hard on to the ground, where it is held down by the pawl x. 
In this position the rear guard will pick up the smallest body and 
carry it safely till the car has been brought to a standstill. By the 
shape of the end of the lever c, it is arranged that the weight of 
guard в, which is made of iron and wire network, tends to counter- 
balance the weight of guard a, which is made of steel tube fitted in 
front with bont-wood strips, and behind with wire net. The pin 
D is screwed ina vertical slot in a support of the rear guard, so that 
the height at which the guards are carried in the ordinary running 
of the car may be varied at will The whole of the life-guard 
equipment is carried by the iron frame r, which is bolted on to 


the truck under the car, and so is independent of the oscillation and 
movement of the car body. 


(To be continued.) 


CoRRECTIONS.—In our reference to the exhibit of the St. Helens 
Cable Company last week, with horn lead sheathing” should read 
* with torn lead sheathing.” 

The trolley head described last week, to which we gave the 
title Brecknell's trolley head, is what is commonly known as the 


Munro trolley head. One of these is running on the car shown on 
the Westinghouse exhibit. 


ELECTRIC TRACTION MACHINERY AND 
J ACCESSORIES. 


(Continued from page 9.) 


Messrs. Heaton & Smith, Ltd., of Salford Switch Works, Irwell 
Road, Pendleton, Manchester, are manufacturing the С 126 earth- 
ing device for use in connection with tramway work. It consists 
of a switch which is enclosed in a cast-iron box, conveniently arranged 
for fixing on to the trolley poles. One terminal of the switch is 
connected to the trolley wire, and the other terminal of the switch 
is connected to the rail. The contact maker is held iu an off 
position by a strong cord which passes over an insulated pulley 
and is fastened to a knob, which pases through a pane of glass. 
In the event of any telephone wires falling or trolley wires break- 
ing, all that is required to be done is to break the pane of glass. 
Immediately this is done it releases the contact maker, and short- 
circuits the trolley wire with earth. "The result of this 15, that the 
circuit breaker on the switchboard at the station is released, and 
the trolley wire is made dead; further, while the switch is in this 
position, it is impossible for th switchboard attendant at the 
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station to replace the circuit breaker. This being done, the 
engineer-in-charge at once knows there is something wrong on the 
line, and from the cireuit breaker which is out, he will ascertain 
upon which route the accident has happened and can send a man 
straight away to the spot. Having arrived there he can get to the 
nearest section box, cut off that particular section, and the rest of 
the line can go on working while the repair is being made on the 
broken line. In the first place, letters are cast on the box thus:— 
“ Electrical tramways: In case of wires falling break the glass," so 
that should an accident happen, any inexperienced person can 
immediately rush to the first post upon which the cut-out is erected 
and break the glase, which, as before mentioned, cents off all current 
from the line, and prevents any possible damage being done. The 
arrangement is simple and devoid of any mechanical appliances 
- which are liable to get out of order through being exposed to the 
weather. This cut-out has been tried in St. Helens, and 
the engineer there has expreased his approval of it. It has 
also been tried in one or two other places with equally good 
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Heaton & SMITH EaRTHING DEVICE. 


results. Messrs. Heaton & Smith have been experimenting with 
this device for some considerable time, and have tried very 
many different ways of attaining the same object; but they 
have found that in cases where they have had to rely upon 
springs and levers, the cut-outs worked very well when turned out 
of the workshop new, but after having been exposed to the w ather 
for some time, they become rusty and fail to act when required, 
whereas itis claimed for the cut-out, which we illustrate, that the 
construction is such that, even if it were left standing for years 


without being used, it would be none the worse, but immediately 


ms glass was broken, everything else would work automatic- 


y. 

The С 125 quick-break plug and socket is being extensively used 
by tramway engineers in connection with the lighting of tramway 
carsheds, and the firm has supplied over 800 of them to one 
corporation alone for use in their sheds. The socket is made 
specially for use where it is likely to be subjected to damp or rough 
usage. It is enclosed in a cast-iron case and fitted with an automatic 
shutter, so that when the plug is withdrawn it closes and makes 
the box watertight. There is a catch fitted on the shutter, and it 
is so arranged that when the plug is in it is held in position. This 
plug has a quick double break, so that it is quite suitable for use 
on а 250-volt circuit. 

We have received from The Pulsometer Engineering 
Company, Limited, of Nine Elms Iron Works, Reading, a print 
representing a set of electrically-driven independent air and 
circulating pumps, complete with в e condenser, as recently 
supplied by them to an Electric Traction Company. The air pumps 
are of the vertical type and single acting; the circulating pump is 
double acting. The air pumps are of the Edwards type. The 
sir pump is 12 in. diameter x 12 in. stroke, and the circulating 
pump 9 in. in diameter double acting, also 12 in. stroke. The 
surface condenser has 600 sq. ft. of surface with brass tubes and 
tube plates and screwed ferrules, The set is capable of dealing 
with 6,000 lbs. of steam per hour. The shunt wound motor is of 
the latest four-pole type with openings at the end for ventilation, 
and it is fitted with large doors to give access to the brush gear. It 
will develop 12 в.н.Р. continuously at 460 volts, 750 revolutions 
per minute. It has a set of patent worm gear to reduce to a speed 
of 75 revolutions per minute; a hard steel worm, 6 in. diameter, 
night hand, treble threaded ; a phosphor bronze worm wheel, 30 


teeth, 2 in. pitch, 44 in. broad (machine cut); an oil bath, and 
cast-iron gear case completely enclosing both worm and gear, with 
special self-seating ball thrust bearing at one end of worm shaft.1 = 

Messrs. L. M. Eriesson & Co., Ltd., of 154-5, Temple 
Chambers, E.C., are introducing a special line of “tramway 
telephones.” Fig, 1 shows the switchboard, which is fitted at the 
generating station or transformer sub-station, as the cáse may be, 
and which is provided with a jack and indicator for connection to 
the line from each feeder pillar An operating hand micro- 
telephone connected to a single cord and plug is provided for 
answering calls made from the section pillars. Jacks and indica- 
tors for two other lines, one, say, to the generating station or the 
transformer sub-station, and the other to the office are fitted, апа 
pair of plugs and cords with the necessary ring-off indicator, and 
keys for ringing and speaking, are provided for putting them 
through to each other. A generator, night bell, night bell switch, 
and the necessary terminals complete the equipment. In fig.*2 
the left-hand fitting is designed for fixing inside a section pillar; 
the other is intended for use on country lines, and can be fitted to 
the trolley poles. Fig. З shows the collapsible pocket hand micro- | 
telephone which is used on this system. 


Fio. I. 


FIG. 2. 


The cast-iron base (fig. 2) contains terminals for the lines and 
eartb, lightning protectors, a highly insulated special induction coil, 
and a 4-point instrument jack into which the plug on the hand 
micro-telephone fite. This jack is protected by a hinged iron 
cover, which in the instruments on trolley poles could be 
secured by means of a pad-lock, provision for doing this being 
made on both forms. Each tramcar carries a hand micro- 
telephone, and some of the officials, such as inspectors, are also 
provided with one. To call up, all that is necessary is to insert the 
plug of the hand-set into the jack on the pillar-instruments, and to 
hold the telephone ready for speaking, keeping the switch in the 
handle pressed down. This causes the indicator at the station to 
drop. and the official in charge there has merely to push the 
service plug into the jack corresponding to the indicator, and to 
take the operating hand micro-telephone from the hook and 
It is, of course, not possible to call a section-pillar from the station: 
and the section-pillar lines cannot be put through to the two extra 
lines mentioned above If this were required it could readily be 
oe but this would involve complicating the station-switch some- 
what. 

Mr. Samuel Buckley, of St. Paul's Square, Birmingham, i 
supplying a patent car-lifting jack. It was invented to Eas the 
want of a jack that would bé small enough when screwed down to 
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go,under the iron framework of the cat underneath the axle box, 
and yet give a sufficient lift to raise the car high enough from the 
ground to extract the body or obstacle from underneath. The No. 1 
jack measures only 52 in. high from the bottom of the base to the 
top of the cap when down, and when raised its height is 11} in., 
giving a total lift of 6 in. No. 2 measures 9 in. when down; when 
raised its height is 22 in., giving a lift of 13 in. No. 3 measures 
12 in. when down; when raised its height is 30 in., giving a lift of 
18 in. The lift is claimed to be vertical, firm and steady, there 
being no danger of the cer or weight toppling over. The mecha- 
nism is strong and simple. The whole of the working parts are 
entirely covered, so that corrosion cannot take place, nor dust nor 
obstruction get on the ratchets or plungers. The outside parts of 
the jack are enamelled with two coats and then stoved, so as to 
insure the body of the jack not rusting when used or left in the 
rain. We understand that when the jack was tested by the City of 
Birmingham Tramways Company it was found that a man with 
one hand could easily raise one end of the car entirely off the 
ground. 

Several interesting new lists have been brought out by the 
Lahmeyer Electrical Co., Ltd., of New Oxford Street, in which 
their three-phase generators and motors are fully illustrated and 
described. It may not be out of place to mention here as a 
reminder that the three-phase system was practically used for the 
first time at the Frankfurt Exhibition, of 1691. On this occasion, 
it will be remembered, Mesers. Lahmeyer & Co. exhibited a high 
tension three-phase power transmission for a distan e of 10 kilo- 
metres from Offenbach to Frankfurt-on-Main in connection with a 
three-phase continuous current converter station situated in the 
Exhibition grounds. Since then Lahmeyer's have given great 
attention to this class of work, and are to-day known as specialists 
therein, particularly in the construction of large low speed 
generators and motors for noiseless running and safety, even with 
pressures of from 10—15,000 volts at the generator terminals. The 
company has furnished municipal corporations with electrical 
inachinery, and has supplied electrical equipments for a great 
many industrial establishments. List 15 is devoted to belt-driven 
three-phase generators; No. 16 being an illustrated price list of 
polyphase induction motors. 


PARLIAMENTARY. 


LONDON UNDERGROUND RAILWAYS. 


Ox Tuesday last week Mr. Campion, one of the Examiners of 
Standing Orders in the House of Commons, attended to deal with 

the allegations of non-compliance with the Standing Orders against 
the London Underground Railway Bills, which were passed by the 
Committee of the House of Lords presided over by Lord Windsor, 
and which at the time were reported in the ELECTRICAL REVIEW. 
The Brompton & Piccadilly Circus Railway Company were repre- 
sented by Mr. Cripps, Parliamentary agent; Mr. Greg represented 
the London United Electric Railways Company; and Mr. Bell 
appeared for the promoters of the Piccadilly & City and North-East 
London Railway Bill. 

Mr. Cripps firat alleged non-compliance with Standing Orders in 
the case of the London United Electric Railway Bill. He said he 
appeared on behalf of Mr. H. L. Florence, chairman of a residents’ 
committee, who complained that a clause had been inserted in the 
Bill without giving proper notice to the persons interested, declaring 
that where the property of owners, lessees, or occupiers was injured 
by vibration caused by the working of the tubes, and it was not 
clear to which railway the damage was due, an arbitrator might sit 
and consider the matter, and apportion the compensation jointly or 
severally. 

The EXaMINEB said he could not sustain the objection, for, as 
far as the notice was concerned, it was only a technical point. 

Mr Cmuiprs next alleged non-compliance in respect of Clause 107 
of the London United Bill, which contirmed an agreement between 
that company and the Piccadilly & City Railway Company for 
through fares and throuch traffic. He contended that such an agree- 
ment should bave been expressly stated in the notices of the Bill, 
and that had not been done. 

Mr. GREG said that at the time the notices were issued it was 
impossible to cite the Picradilly and City Company by name, 
because there was absolutely no connection between the two com- 


panies. In their notices they distinctly stated that they were to be 


empowered to enter into and carry out arrangements with any 
company, authority, or person owning or working any railway, 
tramway, or light railway with respect to the interchange and 
transmission of traffic, the issning of through tickets, and the fixing 
of through fares. He asked the Exawiner to say that such a notice 
was sufficiently wide to cover the particular agreement to which 
exception was taken. The agreement was inserted for the benefit 
of the public by the Committee, and the whole Bill was dependent 
upon it. 
ats Свіррѕ said that the same allegation applied to the pro- 
moters of the Piccadilly and City Railway. The agreement was of 
vital importance, for its provisions applied practically to the whole 
system of the London United Company. If traffic arrangements 
were to be permitted between these three companies to the exclusion 
of the other compauies owning underground railways in London, it 
might be that the consequences would be very far reaching. 
Mr. BELL, forthe Piccadilly and City and North-East London 
promoters, pointed out that the name of that company was not 


inserted in the notices simply because the company did not exist 
when tbey were issued. What they did was to give notice of their 
intention to apply for powers to enter into agreements and 
arrangements with any other company which might be incor- 
porated under any Bill in the session of 1902. Such a notice was, 
he submitted, sufficiently comprehensive to include the London 
United Company. 

The ExaMINER said that the allegation was a very important one. 
Undoubtedly, the agreement came within the requirements of the 
Standing Orders, and there was no question that the notices did not 
comply with the Standing Order requirements, inasmuch as they 
failed to specify the agreement in tbe terms required or to mention 
the persons with whom it was proposed to enter into the arrange- 
ments. It was impossible to specify the particulars at the time the 
notices were issued, and that was why the allegation went to the 
root of the matter. The Bill was the result of a compromise 
between the various parties, which had resulted in a redistribution 
of the powers sought by the different promoters. By that redistri- 
bution a very serious alteration had been made in the character of 
the Bille, and under the circumstances be would not feel 
justified in withholding the question from the Standing Orders Com- 
mittee of the House of Commons. He regarded the matter as one 
of great importance between the companies and the public, and it 
was a question between the two Houses of Parliament. He should 
support the allegation and report both Bills as having failed to 
comply with the Standing Orders in that particular. 

Non-compliance was alleged in the case of the Brompton and 
Piccadilly Circus Railway in regard to the confirmation of an agree- 
ment between the promoters and the District Railway Company, 
but the Examiner overruled the objection. 


On Tuesday, July 8th, the Standing Orders Committee of the 
House of Commons considered the London United Electric Railway 
Bill and the North-East London Railway Bill, to decide whether the 
Standing Orders of the House should be dispensed with. It was 
reported that the promoters had failed to comply with the Standing 
Order No. 3 in respect of neglect to publish notices regarding 
through bookings and fares to trattic facilities. The Brompton and 
Piccadilly Circus Railway Company and a number of property 
owners opposed the suspension of Standing Orders. 

Mr. Campion, the Examiner of Standing Orders, said he regarded 
that point as a matter between the two housesof Parliament, for 
the present form of the Bills embodying the agreement was the 
result of a compromise between the competing parties sanctioned 
by Lord Windsor's Committee. After a long private conference, the 
Committee decided to allow the Standing Orders to be dispensed 
with, and the Bills will accordingly proceed. 


— + — ee 


RHONDDA TRAMWAYS. 


On Wednesday last week this Bill was again considered by the 
Select Committee, presided over by Mr. Tatton Egerton, when Mr. 
WALLER, C.E., under cross-examination by Mr. FITZGERALD, said 
he did not know that the horse tramway between Hafod and Ponty- 
pridd had been a failure financially, nor was he aware that the line 
had been sold to the British Electric Traction Company for £11,000. 
He thought if it were so it strongly supported the case for the pro- 
posed tramways, because it showed the importance attached to the 
district by the British Electric Traction Company if they were 
willing to pay £11,000 for a tramway which had only a short life 
before it. 

Sir DovuGuas Fox said that electrically equipped trams were the 
proper ones for the district. There was no doubt the trams would 
take away some of the local traffic of the Taff Vale Railway, but as 


against that the trams would increase the population. 


Mr. Pace, K.C., afterwards opened the case for the frontagers, 
and called evidence to prove the damage that would be done to 
houses in question. — The Committee adjourned. 

On Thursday last week Mr. PAGE, K.C., addressed the Committee 
on bebalf of the frontagers, and said he was quite sure the proposed 
tramways would not pay. The towus along the whole route were 
self-contained, and the people would not travel from one town to 
another to see their friends or to do their shopping. The towns 
had their own amusements, public houses, churches and chapels; 
and, in fact, the valleys, he contended, were totally unfit for tram- 
ways. It would be very easy to make a profit on paper, bat if the 
trams were to compete with the Taff Vale Railway they would have 
to take much less than the figures put forward, and, therefore, 
would not get their revenue. The Urban District Council who 
were promoting the tramways had not been very successful in their 
undertakings. He submitted that if the Bill were allowed to pass, 
and he hoped it would not, the reasonable apprehensions of his 
clients that they might be called upon to makegood the loss on those 
tramways should be provided for as far as possible. The loss on 
the tramways would most likely be 4d. of 6d. in the £, even if steps 
were taken to get from the passenger the best price he could afford 
to pay. It was true that the local authority would have power to 
lease the line, and if they obtained reasonable terms there would 
be no loss to the ratepayers, but there was no guarantee that they 
would so lease the lines 

Mr. SwINBUBNE, C.E., was then called and examined by Mr. 
PEMBER, for the Taff Vale Railway. He said he had been over the 
route of the proposed tramways, and had no doubt there would be 
gerious competition between them and the Taff Vale Railway. He 
was not aware of any other case where a tramway competed in the 
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ваше way, and to the same extent with the railway—where the 
tramway and railway ran side by side for practically the whole 
length. He believed the tramways would reduce the number of 
passengers on the railway, which now numbered a million and a 
half. There was no reason why people іп the Rhondda Valley 
should travel from one village to another, and there were no con- 
ditions which made it likely that the tramways would create a sudden 
and large growth of traffic. The competition with the railway, he 
thought, would be unfair, as the tramways could be worked on a 
non-commercial basis. Supposing there was a fair commercial 
chance of running the tramways at a profit, the competition would 
be fair. 

Mr. G. BaL RX, electrical engineer, having given somewhat similar 
evidence, the Committee adjourned. 

The consideration of the Bill was resumed on Friday last, when 
the case of the Taff Vale Railway was continued. 

On Monday the consideration of the Bill was resumed. 

Mr. PEMBEB, K.C., continued his address on behalf of the Taff 
Vale Company. He contended that a great deficit would face the 

romoters of the scheme if they embarked on the undertaking. 

e population of the Rhondda Valleys was a mining one, the men 
living near their works, and the women were engaged at home, and 
their shops for marketing were quite close to them. The Rhondda 
Valleys were extremely unattractive to strangers, and holidays were 
absolutely against the trams, because the population took every 
opportunity to get out of the district to the seaside. 

Mr. Batrour Browns, K.C., on behalf of the promoters, said it 
was erroneous to say that the Council were seeking to rob the Taff 
Vale Railway. That company was simply there on good behaviour, 
and if the people found they could not get the proper facilities, he 
did not see why they should not have the tramways. The district 
was an ideal one for tramways, which was believed not only by his 
own witnesses, but by the British Electric TractionCompany. The 
question as to whether the trams would pay or not was beside the 
mark. The ratepayers were the best judges of what the district 
needed rather than the Taff Vale Company. 

The Committee having deliberated in private, 

The Снлівмам said, in regard to the trams, the Committee had 
carefully considered all the evidence, and were prepared to pass the 
preamble of the Bill subject to aclause. The evidence heard dis- 
tinctly showed that there was an element of uncertainty as to the 


trams paying, but the Committee considered that the Council were ' 


entitled to have the first preference of trams within their owa dis- 
trict. Some clause would therefore have to be brought up in the 
shape of leasing for a term of years toa company, who should make, 
equip, and maintain the trams, and the amount to be paid as rent 
should be provided until it equalled the cost of the installation. 

Mr. Влгғоов BRowNE said nobody would enter into a lease to 
take over a tramway which was not made. 

The CHAIBMAN said that was a matter for the promoters to con- 
sider, The Committee passed the preamble of the Bill so far as 
the water undertaking was concerned. The Committee adjourned 
till Wednesday. 


L3 


Norwich Corporation Bill.—This Bill, which deals with the electric 
supply and tramways of the borough, came before Earl Morley's 
Committee of the House of Lords on Unopposed Bills on Thursday 
last week, and was ordered to go forward for third reading. 

North Metropolitan Tramway Bill.—This Bill, which has already 
been through the House of Commons, was on Thursday last week 
before the Unopposed Bills Committee of the House of Lords, pre- 
aided over by Earl Morley, and was ordered to be reported to the 
House. 

Garston and District Tramways and Electric Supply (Transfer) 
Bill—The Chairman of Committees of the House of Lords has 
6 the House that the opposition to this Bill bas been with- 

rawn. s 

London United Electrice Railways.—The Westminster City Council 
and the Corporation of the Hall of Arts and Sciences, have deposited 
petitions against this Bill. 

Charing Cross, Euston and Hampstead Railway (No.1 and 3).— 
The Westminster City Council have deposited a petition in the 
Private Bill Office of the House of Commons, praying to be heard 
against the Bill. 

Brompton and Piceadilly Circus Railway (New Lines), &c.—The 
Westminster City Council have deposited a petition in the Private 
Bill Office of the House of Commons against tbis Bill. 

New Committee.—A Select Committee of the House of Lords, con- 
sisting of Lord Ribblesdale (chairman), Lord Hatherton, Earl of 
Dartmouth, the Earl of Westmeath and Earl Lytton, have been 
appointed to consider the City and Brixton Railway Bill, the 
Finchley Urban District Council Bill, the London County Council 
(Subways and Tramways) Bill, and the London County Council 
(Tramways and Improvements) Bill. 

London, Tilbury and Southend Railway Lill. It has been re- 
ported to the House of Lords that the opposition to the London, 
Tilbury and Southend Railway Bill has been withdrawn. 

North Staffordshire Tramways.—Petitions have been deposited in 
the Private Bill Office of the House of Commons against this Bill 
by the Stoke-on-Trent and the Hanley Corporations. 

Picadilly, City, and North-East London Jtailway.— Petitions have 
beeu deposited in the Private Bill Office of the House of Commons 
10 opposition to this Bill by the Westminster City Council and the 
Great Eastern Railway Company. 

North Metropolitan Tramways Company.—This Bill was before 
Earl Morley's Committee of the House of Lords on Tuesday. No 
Opposition was offered to the Bill, and it was ordered to proceed. 

Tramways Orders Confirmation Bill (Ne. 2).—This Bill, which has 


passed the House of Lords, was before Mr. Campion, the Examiner 
of the House of Lords, on Tuesday. Standing Orders were found 
to have been complied with. m Е 

Electric Lighting Provisional Order Bill (No. 8).—This Bill, which 
confirms the electric lighting orders granted by the Board of Trade 
in respect to Bermondsey and Rotherhithe, Stoke Newington, and 
Woolwich, was before a Select Committee of the House of Lords on 
Monday. The Committee found the preamble of tbe Bill proved 
and ordered it to be reported with amendments to the House. 

ею Group of Bills.—The General Committee of the House of 

Commons on Railway and Canal Bills bave formed the following 
Bille into a group to be heard before a Select Committee :— 
Edgware and Hampstead Railway, Baker Street and Waterloo 
Railway, Brompton and Piccadilly Circus Railway, Charing Cross, 
Euston and Hampstead Railway (Nos. 1 and 3), Charing Cross, 
Euston and Hampstead Railway (No. 2), Great Northern and City 
Railway, Great Northern and Strand Railway, North- West, London 
Railway, and the Piccadilly, City and North-East London 
Railway. 


CORRESPONDENCE. 


A Scandal which Everybody Admits. 


In your editorial note of June 27th dealing with Lieut.- 
Col. Crompton's letter, you state that he made “ a deliberate 
and sweeping statement," which was duly reported in your 
columns as follows :— 

Men who left us as pupils and who were failures in everything, 


blossom out into consulting engineers, and gradually have a large 
number of towns to do. 


Now, Lieut.-Col. Crompton nowhere attempts to justify 
this statement, although he protests against having to speak 
the truth on such a highly disagreeable matter. And if the 
report of the Committee of the lnstitution of Electrical 
Engineers is to have any value whatsoever, the evidence upon 
which it is based should be beyond the shadow of doubt. 

But where are the Crompton pupils who have blossomed 
forth as consulting engineers and have gradually had a large 
number of towns to do? I thought 1 was personally 
acquainted with every consulting engineer engaged on muni- 
cipal works of any importance, but according to Lieut.-Col. 
Crompton, there must be a number of old Crompton pupils 
advising local authorities whose names I have never even 
heard mentioned, although I have been engaged on electrical 
engineering, and more particularly municipal work, for the 
last 18 years. Where, I repeat, are these men, and where 
are their towns? 

The consulting engineers who have any considerable 
municipal practice can be counted on the fingers, and, in 
spite of the vast output of pupils from the Chelmsford Arc 
Works during the past 20 years, there is not one old Cromp- 
ton pupil amongst them. 

Now, Sir, is it not quite fair to ask what is the value of 
such evidence to the Committee, and might I suggest that it 
would be possible for manufacturers to find the causes of 
their backwardness in their own works, instead of advancing 
ridiculous arguments which are apparently based on inaccu- 
rate premises? 

Are consulting engineers responsible for the fact that for 
years after the Americans had put on the market a well- 
designed multipolar slot-wound machine, British. manufac- 
turers not only ignored this advance, but continued to press 
purchasers to take the old-fashioned and unsuitable bipolar 
plain wound machines for power work: And so it has been 
with other electrical machinery and apparatus. 

British manufacturers should remember that the true 
cause of their backwardness may be found in their own 
designs and workshops, or that it may even be due to the 
inferior trainiag of British engineers in this class of work. 
But in either case they are themselves primarily responsible 
for their troubles. Consulting engineers are no more respon- 
sible for manufacturers’ designs and workmanship than they 
are for the vast numbers of possibly ill-trained pupils, yearly 
let loose on the industry by those firms who prefer the 
300-guinea premium to the old-fashioned non-paying 


apprentice. 
Consulting Engineer. 


Westminster. 


— — —————————!——————————À———————— ————————————ÉEQAQtiÀÀÀ!! Dear, 
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Double-Current Generators. 


In view of the interest evoked by Mr. E. T. Ruthven 
Murray's paper on ** Double-Current Generators," it may be 
worth while to say that in our power house here from which 
electricity is supplied in bulk for distribution by the local 
authority, in common with the supply of power for our own 
works, we have two 175-Kw. double-current generators, one 
double-ended rotary converter—a combination of two double- 
current machines—and one double-current battery booster. 
Our three-wire system is also balanced solely by static poly- 
phase transformers, there being no running balancer. 

Our specifications for the plant were issued on June 1st, 
1900; the generators were ordered August 3rd, 1900, and 
were delivered to Messrs. Willans & Robinson's works in 
April, 1901. They were erected here in September and 
October, 1901, and the public supply was started December 
dist, 1901. 

We think we can, therefore, claim to have been the leaders 
of this development, in Great Britain at any rate. 


The British Electric Plant Co., Ltd., 
W. L. Spence, Managing Director. 


Alloa, N.B., July Tth, 1902. 


The Institution Conversazione. 


As one of the guests of the Institution conversazione on 
the 2nd inst., I would like to express my sympathy with Dr. 
Thompson in his unpleasant adventure. As it is perfectly 
obvious that the man (I cannot call him a gentleman) who so 
disgracefully behaved himself was not intoxicated when he 
entered the building, no one can be blamed for admitting 
him; indeed, I cannot very well blame the man himself, for 
if the Institution will provide intoxicating liquor at such a 
function, the marvel is that only one out of 1,600 was 
influenced by it. 

To my mind, there was nothing left for a stranger to do 
but eat and drink, and I must confess that the way in which 
the guests availed themselves of this was not the most 
edifying sight. I was also disappointed to find that there 
was not even an electrical exhibit to indicate the nature of 
the Institution assembled. 

| One of the Guests. 


The Sheathing of Submarine Cables. 


Allow me to say a few words in explanation of my phrase 
* the sheathing, which is also insulated," in the article which 
was published in the ErECTRICAL Review for July 4th, 
I did not mean that all the sheathings of submarine cables 
are insulated, nor did I mean to distinguish between shore- 
ends and deep-seu cables, or so-called light" and heavy 
cables. I simply alluded to those submarine cables that 
have their sheathings insulated. Moreover, in order to grasp 
the meaning of my phrase—which, perhaps, was not very 
explicit—it is necessary to refer to my article ** Wireless 
Telegraphy and Submaripe Cables," published in the ELEc- 
TRICAL REVIEW for February 4th, in which I said that the 
sheathing covered with foreign substances might be con- 
sidered as roughly insulated, being in imperfect contact with 
the sea (I was speaking of an imperfect contact which the 
Hertzian waves are powerless to render perfect). Besides— 
as my experiments have just shown—the waves are pro- 
pagated very well along a naked or roughly insulated wire 
resting on the ground or even buried (1) because the wire 
is a better conductor than the earth; (2) because the 
current before being dispersed into the earth reaches the 
extremity of the wire. 

I only express my ideas. I leave it to those who know 
more than I do about the subject to refute my hypotheses, 
especially that relating to the propagation by the cables of 
the wireless telegraphy waves. I maintain that up to the 
present no one has either been able, or wished, to contradict 
this hypothesis. In wireless telegraphy there are many 
questions that have yet to be answered, particularly with 
regard to the mechanism, so to speak, of the mode by which 
the waves puss from the transmitter to the receiver. In 
fact, the truth is that we do not yet know wireless tele- 
graphy. І only hope that every hypothesis and investiga- 


tion will be welcomed, as only in this way will órder be 
evolved from the state of chaos in which wireless telegraphy 
remains at present—at least as some regard it. | 
Thanking you in anticipation for the publication of this 
explanation, which I hope yon will kindly insert. 


Emile Guarint. 


[We said nothing regarding Mr. Guarini's hypothesis, 
We simply wish our correspondent to understand that the 
yarn and tape steeped in a bituminous compound which 
surrounds the iron or steel wire sheathing of submarine 
cables does not electrically insulate the sheathing from the 
sea water. The covering is laid on for mechanical reasons. 
—Eps. Erec. REv.] 


Damage by Lightning. 


1 have the pleasure to hand you, herewith, a statement of 
an interesting instance of damage by lightning. 

On April 23rd a thunderstorm occurred in the neigh- 
bourhood of Blea Moor, a desolate point on the Settle and 
Carlisle line. 

At this point a number of gutta-percha insulated tele- 
graph wires, together with a quad paper lead-sheathed 
cable, traveree some wooden boxing mounted on short 
wooden (creosoted) pillars about 12 in. above the ballast, 
This boxing is 6 ft. from the nearest railway metal and 
nearly 11 ft. distant from a guide post which marks the 
route of a footpath. Near to the boxing is a signal wire— 
a wire employed to mechanically operate a distant signal. 
This wire runs nearly parallel with the boxing, and at a 
distance varying from 74 in. to 4} in. 

It would appear that the lightning struck a guide post, 
which is the nearest to the boxing of several guide 
posts. About a foot from the ground line of this 
post is a hard knot which passes clean through the 
post and is about 1 in. in diameter. The post would 
appear to have been struck on the top and shivered 
into fragments—one portion being hurled some 40 or 
50 yards in the direction of the boxing, and another portion 
a similar distance in the opposite direction. .The destruction 
of the guide post did not pass beyond the position of the 
knot in the post. Apparently the discharge then passed to 
the ground, the surface of which for a distance of 10 ft. is 
scored, showing the route it followed to reach the nearest 
support of the boxing. This support is traversed, rending 
it, and entering the boxing by the nail which fastened it to 
the support, displacing the boxing from its bearing. The 
sides and top of the boxing were split open for a distance of 
83 ft. as though by internal force. At the extremity of the 
38 ft, the point at which the distance between the boxing 
and the signal wire is least, viz., 44 in.,it would appear that 
the discharge left the boxing and passed into the signal wire 
which shows signs of fusion at that point. The signal wire 


hence in its course passes under railway metals with which 


it is in metallic contact, affording a fairly good earth. 

A careful examination of the gutta-percha insulated wires 
and of the lead-sheathed quad cable, as well as the felt 
placed over the wires to protect them from excessive heat 
from the sun, displays the following conditions :— 

The felt was blackened for about 14 in. at either end of 
the route of the discharge, The lead-sheathed cable showed 
plainly the course of the current, although careful examina- 
tion did not indicate that it had been pierced at any one 
point, nor have the wires which aie enclosed in the lead 
sheath in any way suffered in insulation or otherwise. The 
impression which the lead sheath offers is that of a hot 
soldering iron having been applied to it for a distance of 
about 14 in. at the end nearest to the post which first 
received the charge. 

Only one of the gutta-percha wires presented the 
appearance of damage—a piece of the tape and percha 
appeared to be gouged out, but the conductor was not 
observable, nor has this wire failed in insulation. 

All the wires traversing the boxing in question were 
connected with plate lightning protectors insulated by mica 
at either end of the covered work. Five of the lightning 
protectors were put to earth—three of these were wires 
enclosed in the lead-covered sheathing of the cable. The 
lightning protectors were badly blistered—globules of metal 
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between the plates being almost the size of a pea. It is 
probable that the damage to lightning protectors was due to 
discharges passing along the open wires, and has no connec- 
tion with the case related above, in which it is clear that 
the lightning discharge entered the boxing at one point and 
left it at another near by, which afforded a connection with 


« earth.” 
W. Langdon. 
Midlan! Railway Electrical 
Department, Superintendent's 
Office, Derby, June 27th, 1902. 


THE "CASTELLI" COHERER AND THE 
“ROYAL ITALIAN NAVY” COHERER. 


(THE END OF 4 ScANDAL.) 


By Pror. ANGELO BANTI. 


(св article in the May number of L’ Elettricista on the work 
accomplished upon wireless telegraphy in the Royal Italian 
Navy has brought down upon us certain courteous observa- 
tions to the effect :— 

(2) That we have attributed to Castelli a merit higher 
than that due to the work accomplished by him. 

(b) That we have neglected to speak of the experiments 
executed at Spezia under the direction of Lieut. Solari. 

(e) That we have erroneously affirmed that the coherer 
adopted by Marconi in his (telephonic) trans-Atlantic trans- 
mission was that of Castelli, while the coherer adopted by 
Marconi was of a type baptised a few days before by the 
characteristic denomination of the Royal Italian Navy 
Coberer.“ 

Well now, since the foregoing observations, however 
courteous, might constitute an accusation against us, we 
believe it needful to justify what we have done. 

First of all, let us pause to inform our readers that the 
notes contained in the article of May last were gathered 
from certain official reports kindly communicated to us by 
the Ministry of Marine, and were compared with the extract 
of a memoir by Captain Quintino Bonomo, which was con- 
lemporaneously published in the Rieisla Marittima. Let us 
now examine separately the three questions :— 

I. The Castelli Coherer.—Castelli, a semaphorist, corporal 
in the Royal Italian Navy, was occupied on the experiments 
on wireless telegraphy which were executed at Livorno under 
the direction of Captain Bonomo. Bonomo, in a report sent 
tothe Ministry of Marine, and thence communicated to us, 
as was said, wrote as follows about Castelli :— 

Faithful to the principle of never initiating new experiments 
befure having completed those in course, and in the hope of 
obtaining with the Marconian apparatus other advantages over 
those announced, I postponed till later experimenting on tele- 
phonic methods of receiving . . . . &c. 

But toward the end of January of this year (1901) the insistence 


of the petty officer, semaphorist Paolo Castelli, urged me to experi- 
ment earlier with this system of reception with the telephone. 


Furthermore, Bonomo observes :— 


Castelli asserts that ho had first thought of the possibility of tele- 
phonic reception in the spring of 1900; and his assertions are to be 
trusted since he could not have known of the experiments of 

omma«tna, nor of those of Popoff, since, во far as I am aware, these 
vere only reported by scientific journals, which were certainly not 
read by Castelli. 


Captain Bonomo himself relates the results obtained by 
‘tonic. reception, and expresses himself with respect to 
Ше Castelli coherer in the following terms :— 


8 sensitiveness of ordinary coherera being such as to exclude 
Men from use in telephonic reception, recourse must have been 


oe to self-decohering tubes of carbon powder, when Caste/li | 


1 the use of a tube with electrodes of carbon holding two 
tee mercury separated hy a short cylinder of iron. 
prisin 1 tube was roughly constructed, the results were sur- 
1 Wednesday, February 20th (1901), not ouly could the 
distin inh from Palmaria be 'eceived, bit oue could accurately 
able iM the rhythm of the oscillator at that station, so as to be 
count the component sparks. 


Bonomo finishes by saying that the telephonic method of 
reception by means of the Castelli coherer was completely 
substituted for the Marconian method of reception. Referring 
now to the publication made by Captain Bonomo himself in 
the Rivista Marittima, we find in it. confirmed and com- 
pleted, what he had already communicated to the Ministry, 
as may be gathered from the following paragraphs which, 
for the sake of precision, we will transcribe :— 

It was our intention to work out completely the studies on the 
Marconi apparatus before experimenting with the methods pro- 
posed by Popoff and by Tommasina, when the desire expressed bv 
tbe semaphorist Castelli to experiment on telephonic reception with 
a tube constructed by him, impelled us to make some experiments 


independent of those in progress. 
The result was excellent, and the tubes invented (ideati) by 


Castelli, with electrodes of iron or carbon with one or more drops of 
mereury, besides presenting an extreme sensibility decohered 
perfectly, immediately on the cessation of the action of the clectric 
waves, similarly to those of carbon, yet with greater constancy and 
precision than those possessed or constructed by us. 


On page 58 of the same memoir, Captain Bonomo repeats 
that the tube was invented (ideato) by Castelli, and designed 
by him for telephonic reception. 

In conclusion, Castelli inventer the coherer, constructed it 
and designed it for telephonic reception. E, via—now 
then—what more could the poor corporal have done ? 

II. Solars | Erperimienfs.—We were not able in our 
article of May to speak of these experiments on wireless 
telegraphy at Spezia by the personnel of the Royal Navy, 
under the direction of Lieut. Solari, for two very simple 
reasons. The first, because the Ministry of Marine did not 
communicate to us any Solari report; the second, because 
Solari himself, with whom we have had opportunity to speak 
on divers occasions, never informed us, for reasons of mili- 
tary discipline, that he had carried out experiments at 
Spezia, still less that he had contributed to the construc- 
tion of a new coherer. Certainly we could not have 
divined it. 

But, nevertheless, to-day we are in a position to refer to 
the studies of Solari carried out at Spezia; it is needful 
here only to relate that the result of the aforementioned 
studies was the construction of a tube consisting of two 
electrodes, one of iron and one of carbon, enclosing a drop 
of mercury. With this design it is necessary to bear in 
mind that the tubes invented by Castelli were composed, as 
we have above related, of electrodes of iron or of carbon, 
enclosing one or more drops of mercury. 

The difference, then, as the annexed figure shows, between 
the Castelli tubes, Type I., and that of Type IT., called 
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e Royal Italian Navy Coherer," would consist in this, that 
in ‘Type І. one electrode of iron should be suppressed and oue 
of carbon substituted. 

We do not wish to inquire whether the * Royal. Italian 
Navy“ coherer is derived from the other, or whether it is 
quite one and the same thing as the tube of Type L, since 
the intelligent reader can draw his own conclusions. For 
our purpose it is enough to raise the following point. Let 
us admit that the experiments directed by Bonomo at 
Livorno and those directed by Solari at Spezia were made 
secretly and independently of one another, since, as the 
secrecy of military discipline certatoly excludes any exchange 
whatever of ideas, or, still more, of notes between these same 
ollicials, it must equally have prevented. the experiments of 
Livorno from being known at Spezia, or vie versa, For 
this we have nothing but to rejoice, because it demonstrates 
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the traditional fecundity of Italian genius. But, merely for 
accuracy in dates, we are in duty bound to state that the 
experiments of Bonomo were begun in September, 1900, and 
yielded, on February 20th, 1901, the best results, thanks to 
the adoption of the Castelli coherer ; while the experiments 
executed under the direction of Lieut. Solari were initiated 
in January of 1901, and were terminated in the summer of 
the same year. 

III. Coherer Adopted by Marconi in the Trans-Allantic 
Transmission.—Lieutenant Solari being sent by the Italian 
Government to London to acquire some syntonised apparatus, 
made a present to Marconi of a tube with one electrode of iron, 
one of carbon and а drop of mercury interposed. Having it, 
Marconi asked who bad invented that tube ; Solari answered 
that this coherer was not invented by him, but was the fruit 
of the studies made by the Royal Italian Marine. From this 
came about the characteristic name “ Italian Navy Coherer." 
But this denomination, which may content Marconi and 
Solari in London, cannot- have any consideration for us in 
Italy, this baptism of the coherer being a wholly personal 
affair between Marconi and Solari. 

Since in Italy no distinction between Types I. and II. of 
the coherers was made, the iron-mercury-carbon tube was 
considered as belonging to Castelli, so much so that the news 
of the successful trans-Atlantic transmission by means of 
the Castelli tube was learned by us at the Ministry of 
Murine. 

Let us then correct ourselves that the coherer adopted by 
Marconi ought to be called Italian Navy Coherer " instead 
of Castelli coherer ; but let us, nevertheless, honestly avow 
that we have not published any /alse thing, but that instead 
there has been raised a question of soup and sops," for the 
purpose of concealing some manceuvres to which we are 
strangers. 

And this suggests that . . . ? 


PROTECTION OF ELECTRICAL MACHINES. 
By J. B. CLARKE. 


To protect a machine, whether motor or dynamo, the inser- 
tion of a fuse or automatic device in circuit is a usual 
practice. It involves no consideration beyond the primary 
one of efficient protection and ease of manipulation. But 
in the case of a three-wire balanced system of supply applied 
to a small town, where continuous current is generated at 
440 volts and split up by means of a balancing machine into 
two circuits of 220 volts each, the question as to how far 
protection is advisable is one that requires examination. 


That “ every circuit should be protected " is not a safe- 


rule to go by ; for where the method of balancing is by 
means of a motor-dynamo connected across the positive and 
negative bus bars, the two machines being connected in 
series, with an intermediate connection forming the neutral, 
this rule does not apply. 

Let us look into the reason for non-protection in the case of 
a three-wire balanced system ; and as our investigation will 
be confined to the balancing machine, we will begin by con- 
sidering what the balancer has to do. 

First.— The essential function of a balancer is to main- 
tain a difference of potential in the neutral wire, which bears 
the same relation to the positive as to the negative wire of 
the circuit. 

Secondly.— It is essential that there should be no interrup- 
tion in the working of a balancer while it i8 across the 
mains for the purpose of balancing. 

The diagram, fig. 1, shows the main connections of a 
gupply system with two circuits, A B and B C, maintained at 
the proper difference of potential by the balancer. 

Here it must be remembered that in every case but when 
the load on circuit A в equals the load on в c, the balancer 
is a necessary adjunct to the proper distribution of potential 
in the two circuits. Therefore it is evident that should the 
balancer be cut out of circuit during“ out of balance load, 
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the effect would cause much dissatisfaction to the consumers m 

whose lights became dim, and indignation to those who, being к 

on the high voltage side, are taken by surprise at the antica po 

of the light in flaring up to a brilliancy unequalled by any amc 

rational illuminant and terminating in an explosion which WE 

plunges them into darkness, amid a shower of particles of jum 

glass. 

Such an occurrence would not only cause worry and 
expense to the supply department, but would be disastrous to 
the creation of confidence in electric lighting on the part of 

the public. 4 0000 


Without making any mention of the possible consequences 
to motors, the picture here drawn is a very unpleasant one ; DS 
yet it is exactly what would happen if this small point in 
design were overlooked and light fuses or automatic cut-onts 
inserted in the circuit of the balancer. In fact, cases are 
known to the writer where a fuse has cut out the balancer, ns 
and where an automatic cut-out was the responsible agent 


A 


Fig. 1. 


and cause of much trouble. Hence experience shows that the 
balancer should not be subject to automatic devices, but 
when put acroes the mains, should not be detachable except 
by an attendant, who would switch in other means of 
balancing. 

In the case of a slight fault on one side of the system, it is 
the duty of the balancer to endeavour to burn it out, or cause 
the fuse on the faulty section to blow. 

In the event of a severe fault, the sudden short on one 
side would momentarily increase the voltage on the other; 
but no matter how severe the fault, the feeder fuses should 
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give way before the armatures of the balancer were under 
strain long enough to seriously harm them by over heating. 
Another case is where the short on one side motors the 
balancer to such an extent that the increased current taken 
from the generator is sufficient, to bring into action the 
automatic cut-out on the generator pauel. 
This would cause a cessation of supply for a few moments, 
but would be preferable to cutting out the balancer. — 
During the operation of starting a balancer, cut-outs or 
fuses are required in circuit, just a8 in the case of a motor, 
because, until the neutral connection is made, the action of | 
the macbine is precisely tbat of а motor. But to obtain the z 
desired protection during the process of starting, and also to 
fulfil the conditions required while the machine is across the 
mains, the arrangement and connections required must be 
as shown in fig. 2, where it is seen that the cut-outs are not 
in circuit after the machine is started. 
From the above remarks, the conclusion will be drawn 
that the balancer is a very necessary machine, and on no 
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account to be cut out of circuit, while the generators are 
supplying current to the outers. Immediately the balancer 
fails to perform its operations, unless other means of 
balancing are available, it is time to shut down at the 
generating station. Consequently no risk should be incurred 
by inserting fuses or cut-outs in circuit, but reliance should 


be placed on a good high-grade machine. 


THE CYCLONE THEORY OF MAGNETISM. 
By HENRY E. P. COTTRELL, A.M.LC.E. 


(Continued from Vol. 50, page 1061.) 
By a fourth law, all magnetic substances when under the 
influence of а magnet, acquire magnetic properties, while non- 
magnetic substances remain unaffected. 

Figs, 8 and 9 show arrangements of fans by which the 
truth of this law can be experimentally demonstrated. The 
upper fans, A, in both figures can be rotated as before ; both 
the lower fans, B, are free to move up and down their axes, but 
the first is otherwise a fixture, while the second can also 
rotate around its axis, “a” in either figure when rotating, 
becomes the analogue of a magnet; “B” in the first case 
behaves strictly as a non-magnetic substance, while in the 
second it behaves as a magnetic substance under the influence 
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of a magnet. As soon as “A” begins to rotate, vortical 
motions as before described are set up in the surrounding 
air, but the non-rotating n in fig. 8 remains unaffected 
though it be slid along its axis almost in contact with А, 
and, on the support being removed, falls at once down to the 
table, LT; while “в” in fig. 9 at once begins to rotate in 
the same direction as “ a,” and is attracted towards it, and 
ascends to the highest part of its axis, where it remains as 
long a8 A continues to revolve. 
In both cases the explanation is simple—tbe fixed 
Immovable vanes of the first “в” offer practically no 
obstacle to the passage of the centripetal currents of air, 
f...f...f, flowing upwards and inwards through the region of 
low pressure established between LT and the revolving 
fan, 4. In the other саве these centripetal currents 
first set the fan, “ B,” revolving, and then are cut off from 
communication with the lower extremity of fan a by the 
Screening action of the centrifugal currents originating in 
the equatorial region of “в”; finally, this screen forms a 
ollow revolving cylinder extending between the two 
revolving fans with axis coinciding with theirs, indicated by 
lines in fig. 9, the interior of which is a region of 
low pressure unpenetrated by any centripetal currents 


belonging to either fan. “в” in this case becomes ап air- 


tight piston, which is driven into its cylinder by the 
atmospheric pressure acting below. Even if no such hollow 
revolving cylindrical screen is thus formed, fan “в” when 
rapidly rotating would itself constitute a closed disc cutting 
off the relatively slower ascending currents from communi- 
cation with “a” and shielding it therefrom to the extent of 
ita area. In either case the effect of upward attraction 
would be practically the same. | | 

By the device shown in fig. 10, a fifth magnetic law is 
paralleled, according to which “ a magnetic substance which 
under the influence of a magnet has acquired magnetic pro- 
perties, will in its turn act as a magnet to a second magnetic 
substance, endowing it with magnetic powers, and the second 
to a third, and so on. 

Three small fans are here threaded on a small shaft. If 
they are not free to revolve round this shaft, the larger 
revolving fan has no effect ; although they are free to move 
up and down on their shaft, they act exactly like non- 
magnetic substances when presented to a magnet, But let 
them be free to revolve, and as soon as they are bronght 
within the influence of the revolving fan, even though their 
shaft is placed very eccentrically in respect to the axis of the 
big fan, first one ascends revolving as far as the shaft will 
allow; then the second and third. The original magnet 
magnetises and turns the first small fan into a magnet, and 
this the second, and the second the third, and во on. 

The proof of asixth law can be readily obtained by & 
slight modification in the apparatus, this being unavoidable 
to neutralise the inherent conditions of an elongated cylin- 


drical fan, whereby the velocity of the currents of air in the 
direction of the axis of motion of the fan greatly exceeds that 
of the currents at right angles to that axis. The revolving 
fan is surrounded by a cylinder of wide mesh canvas which 
revolves with it (fig. 11). Outside this canvas cylinder is an 
interrupted fixed cylindrical screen. This arrangement serves 
to intensify the vortices at right angles to the axis of revolution 
at the expense of those parallel thereto. A small disc fan is 
mounted on an axis at right angles to a pendulum rod sup- 
ported on a stand which can be shifted longitudinally parallel 
to the revolving fan. In this way it can be shown that ina 
fan capable of revolution, a8 in a magnetic substance, the 
poles or direction of motion induced therein are of contrary 
denomination to those inducing them, and that they change 
in denomination as the magnetic substance or the fan capable 
of revolving is passed along the magnet from one pole to the 
other, or one extremity of the revolving fan to the other, as 
the case may be, both the magnetic substance and the fan 
ceasing to be affected when passing across the neutral zone 
or equatorial region of the exciting magnet or the exciting 
fan respectively. The figure explains the effects obtained 
better than any description, and the exact parallelism of the 
two sets of phenomena is self-evident, as in figs. R and 9. 
With the same apparatus delineated in fig, 10, another wells 
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known magnetic effect can be also exemplified, viz., when a 
magnetic substance is suspended from a magnet whose 
weight approaches the maximum weight which the magnet is 
capable of supporting, and a second magnetic substance is 
presented sideways near the supporting pole, the suspended 
substance will at once fall. To demonstrate tbis, as it would 
be difficult to suspend a small fan in the neighbourhood of 
the free end of the revolving fan, the open end of an india- 
rubber tube can be fixed at a small distance from this end, 
the other end of the tube being attached to a sensitive 
pressure gauge. The shifting revolvable fan is placed side- 
Ways opposite to the same pole. This fan is then made 
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temporarily & fixture with & bit of thread, the exciting fan 
is rapidly revolved, the needle of the gauge indicates a 
vacuum 80 long as the revolvable fan remains fixed and the 
exciting fan exercises no effect thereon. Cut the thread, 
and the excited fan revolves rapidly, and is attracted power- 
fully towards the neighbouring pole, whilst the needle of the 
gauge goes up several divisions. In other words, the vacuum 
at the extremity of the exciting fan has diminished in 
proportion to the attraction exerted on the excited fan, just 
in the same way as the lump of iron sustained at the end of 
the magnet falls when the magnetic vacuum, so to speak, is 
no longer energetic enough to support it. 


(To be continued.) 


ECONOMY OF MECHANICAL STOKING. 


Ir there is one thing specially notable in mechanical stoking it is 
the persistence of types. This is seen in Mr. Christie's article in 
the Engineering Magazine. He divides stokers into five types— 
namely, overfeed, underfeed, chain grate, coking and tprinkling. 

By overfeed he means stokers of the Roney type, which are 
simply an adaptation of the old Tenbrink grate or step grate. 
Pushers are provided to supply coal to the top of the grate, whence 
it is caused to move partially by gravity to the dumping plate. It 
was primarily & hard or anthracite coal stoker, but is made to suit 
soft coal by throwing a brick arch over the grate. 

The Kincaid locomotive stoker appears to be a recrudescence of 
Holroyd Smith’s helical type, and is said to have saved 30 to 60 
tons of coal in a month as compared with similar locomotives hand- 
fired. 

The underfeed stoker is illustrated by the American type, which is 
made in this country by the Underfeed Stoker Company, of 
Walbrook. It has a revolving helix and a trough, and employs a 
fan draught and a peculiar air distribution that delivers the air 
along the grate surface. The machine is worked in a simple 
manner by a small direct-acting steam cylinder, which turns the 
helix and also racks the bars. The grate has a transverse flattened 
A section, whereby the effect of gravity is utilised to feed the fuel 
down the slopes of the grates. The Jones stoker is of somewhat 
similar type. In these underfeed stokers the coal is forced up 
from below by the action of tbe helix in a tapering trough. 

The chain grate stoker, which came into prominence years ago 
as the Juckes furnace for under-fired Lancashire boilers, has been 
revived in America under many names for use under water-tube 
boilers. One of the best known ів Coxe’s. Coxe realised the difficulty 
of the fuel burning thin at the back of the chain grate, andhe divided 
the space under the grate into a series of boxes, blowing air into 
the first, whence it escaped to the second, and so on to the others, 
thus moderating the amount and intensity of draught to suit the 


fire thickness. This is an excellent addition to the chain grate, 
We suppose there is some way of cleaning out the ashes from the 
box. All other chain grate stokers are substantially the old Juckes 
grate, and they all act on the coking principle, and might just as 
well be 80 classified. 

The coking stoker chosen by the author as an example of the 
system is, however, the well-known Vicars type. In this machine 
the bars move во as to give the fuel a creeping movement, and the 
grate is short, and has a dumping pit behind into which the 
partially-burned fuel is delivered to burn off completely. In this 
way the bare back grate is avoided, and a high ratio of CO, is 
secured with an absence of CO. This stoker is carried on the 
ground and not on the boiler front, and it is best supplied with 
coal from overhead bins, the coal being delivered to the hopper of 
the machine and thence pushed upon the grate by reciprocating 
rams or plungers. 

An arch overhead is used for smoke prevention, and the machine 
is very simple. It is very distinctive of the Vicars stoker, that no 
attempt is made to complete the combustion of fuel upon the grate. 
There is always a considerable thickness of stuff to send over the 
back into the dumping pit, whence the clinker is raked out as 
required, very completely burned off. 

Other coking stokers are very similar in many respecte, and tests 
of Hodgkinson's showed an economy on a four days’ test of 11°66 
per cent. in economy and 30 per cent. in duty. A great advantage 
of mechanical stokers is the freedom from furnace door opening 
that it permits. 

In the Falmorden stoker there is a coking chamber of firebrick 
between hopper and boiler front with toothed spokes that rise and 
cut the fuel off about 2 in. at a time. 

Sprinkler stokers are pe^uliar in that the fuel is thrown over the 
whole fire surface, and they have or have not a movement of the bars. 
Under certain circumstances they will do good work, but they are 
probably less easy to control as regards smoke thau are coking 
stokers. They should not be used with dry and dusty fuel, which 
is carried over into the flues. Such fuel is better if slightly damped 
to cause the dust to adhere. 

It is, perhaps, unfortunate for makers of mechanical stokers that 
they are required to deal with boilers as ordinarily set. Applied 
to an ordinary setting, a mechanical stoker can at most rarely do 
more than mitigate the evil of smoke. The author promises to 
discuss the economy of mechanical stoking in future issues. 


BUSINESS NOTES. 


Electrical Wares Exported. 


Wirz supine JoLy 9TH, 1901. | W npme JULY 8TH, 1902. 


Antwerp... . Value £48 Adelaide .. Value 270 
Auckland .. a x “© 80 Alexandria .. = is .. 3 
Bangkok .. - - .. ) 529 ds Teleg. mat. T 85 
Bombay .. .. — 074 Amsterdam. .. 133 
97 Teleg. mat. ee 114 : Bombay ce ee ee ee 1,868 
Buenos Ayres а ЕЕ .. 1,100 | А Teleg. wire .. 818 
j Teleg. mat. .. 42 Boulogne ‚ж m Еб 45 
Calcutta = M .. 610 Brisbane "m . 80 
" Teleg. cable .. .. 104 Buenos Ayres. Teleg. mat.. 881 
Christchurch  .. .. . 24 " Teleph, cable.. 1,888 
Christiania ds s "T 68 Calcutta * s ss .. 1,984 
б Teleg. mat... .. 650 Cape Town .. du e 21 
Colombo .. sa 5 8l . sé Teleg. apprts. 807 
Copenhagen 19 Carthagena.. M vx 28 
ban T ss it . 481 Channel Islands .. es .. 66 

е Teleg. apparatus .. 188 Christchurch 33 2s .. 181 
East London 55 . «+ 128 Colombo че 957 60 
Flushing. a a -— 21 » Teleg. mat. . 61 
Gothenburg e. oe ы: 28 Copenhagen "s is .. 80 
Hamburg .. vs 5 .. 174 Durban . Кя 25 .. 1,558 
F Teleg. mat. .. .. 80 M Teleg. ma. .. 289 
Hiogo "IN s và .. 406 . Gibraltar. Teleg. mat. 20 
Malaga... КЕ к Se ва Gothenburg. Teleg. cable 77⁰ 
Melbourne xis ХЕ .. 228 Halifax. Teleg. cable .. 655 
„.. Teleg. cable .. 1,800 Hamburg .. " sa 880 
Nagasaki v 2s .. 208 s Teleg. mat. .. 90 
Rotterdam. Teleg. mat. .. 120 Lisbon А БЕ 77 
Bingapore .. is “+ .. 175 Madras T 950 
Stockholm. Teleg. wire . 144 Malta we 85 
Sydney ... .. „941 Melbourne "d 440 
8 Teleg. wire ..  .. 140 Nagasaki р 386 
Wellington 2 2 .. hg Perth .. hg * 280 
h: Telcg. mat. . 419 Port Elizabeth  .. S ee 110 

15 Teleg. wire .. 2,646 Rotterdam. Teleg. mat. .. 96 
Yokohama. Teleg. cable .. 1,089 St. Petersburg. Teleg. mat. 195 
бв Teleg. wire .. 105 

Singapore А as T 96 

Bydney 941 

Tokio € 3 ys . 45 

Wellington .. x E .. 671 

г Yokohama ee ee ee oe 9,242 

Tota .. £12,464 | Total 417,100 


Devonport Eattery.—We have received the following 
letter :— 

"lam somewhat surprised to read in your recent issue a state- 
ment that Messrs. A*hmore, Benson, Pease & Co, of St^ckto^-on- 
Tees, have supplied the Devonport Corporation with a battery for 
fraction purposes. The rtatement is altogether erroneous, for while 
itis true that Messrs. Ashmore, Benson, Pease have supplied a 
bst'ery of 280 cells with a capacity of 150 amperes for 10 hours, the 
battery is used solely for lighting purposes, as the Corporation have 
not at present auy battery for use in their traction supply. 


“J. W. Spark, Borough Electrical Engineer. 
" Devonport.” 
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Books Received.— Record of the Transactions of the 
Institution of Junior Engineers,” Vol. xi. Session 1900—1. 
London: Institution of Junior Engineers. 10s. 6d. 

" Encyclopedia Britannica,” Vol. iii. London: The Times. 


Catalogues and Lists.—Messrs. О. BEREND & Co., 
Lr», of Basinghall Avenue, E.C., have sent us an illustrated 
pamphlet describing their “ Oberon” portable electric drills, The 
special features in the design of these are the exceedingly light 
weight of the motor drill, its compactness, high efficiency and speed 

lation. - 
ji oed Ernest Scorr & Mountain, of Close Works, Newcastle- 
on-Tyne, have sent us a well printed and illustrated circular 
describing machinery and plant for electric installations in coal and 
other mines. 

The BarrisH THomson-Hovuston Co., Lrp., of Rugby, have sent 
us circulars describing their field rheostats, desk lamp fixture, 
radial fan motor and motor-starting rheostats. 

We have received from the Norra British RUBBER Co., LTD., 
of Castle Mills, Edinburgh, an amended price list of belting, 
delivery, suction, steam and other hose, sheet rubber, valves, mats 
and mechanical goods generally, manufactured by them. 

The CAMPBELL Gas ENGINE Co., LTD., of Halifax, have brought 
out a number of new sections of their catalogue. Section A 
gives illustrations of oil engines of their latest design suitable for 
ordinary power purposes and for electric lighting plants, together 
with particulars of their special type of self-starting apparatus 
suitable for large engines. Section B contains particulars of small 
combined pumping plants consisting of oil engines and prmps suit- 
able for various duties, and Section C gives particulars of oil 
engines and winding gear of various types. In Section E the 
Campbell standard designs of mining pumps are shown for moderate 
and high lifts, as well as special types for water supplies and for 
pumping sewage and other thick liquids. 

The PuLsOMETER ENGINEERING Co., of Reading, has issued a new 
edition of its catalogue. It describes the pulsometer very fully, 
and contains a large number of illustrations from photographs show- 
ing it in actual operation. 

We have received a copy of catalogue No. 5, issued by the 
CRESSWELL's AsBESTOS Co., LrD., in which particulars appear of 
their rubber and gutta-percha, leather, cotton and asbestos goods, 
including belting, packings, &c. 

The ErzcrBIC Construction Co., LTD, of Wolverhampton, 
have issued an excellently got-up brochure, which is profusely 
illustrated with photographs of electrical machinery turned out at 
the Bushbury Engineering Works. These show switchboards, con- 
trollers, tramway power-house machinery, Belliss-E.C.C. 3,300- 
B.H.P. sets, single and two-phase A.C. generators, induction motors, 
electric hoists, and many other things. 

CaLLENDER’S CABLE AND CONSTRUCTION Co., Lrp., have sent us 
& book of views of work being carried out by them. A large 
number of photographs show cable-laying operations in progress by 
Callender’s men in London and all parts of the provinces, in Spain, 
in India, in South Africa, and in Sydney (N. S. W.). 

We have received from Messrs. Norman & our, of 86, 
Camomile Street, E.C., a copy of a new catalogue issued by them, 
giving particulars of the Cothias finished castings of special hard 
alloys, and in aluminium, tin, &c., supplied by the Cothias Alloy 
Company, of Ivry-Port, for whom they are agents in the United 
Kingdom. For meters, electrical instruments, motors, and so on, 
the castings are claimed to be of great utility. 

The WortainaTon Pumpa ENGINE Co., of 153, Queen Victoria 
Street, E.C., have placed before us one of their special catalogues of 
jet surface self-cooling condensers; also the Cincinnati air and gas 
compressors. Both of the lists are beautifully illustrated, well 
arranged, and of handy form. Copies may be obtained by anyone 
interested in these special lines of engineering industry. 

Mr. Jaxms Ртрктх, of 56, Red Lion Street, E.C., has sent us one 
of his descriptive pamphlete of ammeters, voltmeters and recorders 
which have been supplied to quite a large number of central 
stations here and 

The G.E. Co. (1900), Ілмтткр, have sent us a circular, No. L 1,009, 
dealing with the “ Air to Earth” system of lightning conductors. 
This is the invention of Mr. Killingworth Hedges, who acted as 
hon. secretary to the Lightning Research Committee. The system 
is claimed to be a great improvement over the present unsystematic 
way of protecting buildings from lightning, and special attention 
may be drawn to the patented tubular earth," which ensures the 
charge being efficiently conducted to earth. The G.E. Co. are acting 
as sole agents for the sale of this system, which has already been 
installed on several important buildings in London. 

8m Hiram Махім ELECTBICAL AND ENGINEERING COMPANY 
have issued a new catalogue of their electric lampe, the special 
points in which are as follows: —All the filaments in the Maxim“ 

incandescent lamps are treated, and, in the case of double 
Ülsment lamps, both filaments are mounted upon a glass bar stem 
before the treating takes piace, which ensures the filament retaining 
the same shape in the bulb as it did while undergoing the above 
process, and asa result of this method, both filaments, being treated 
in series, are equalised, and run at the same efficiency. The Maxim 
lamps are supplied in different voltages, for traction lamps from 
24 volta, as used for train lighting, up to 250 volts, for running in 
епевоп a 500-volt tramway circuit. 


Electric Punkah Puller.—We illustrate an apparatus 
consisting of Mavor & Coulson motor driving through worm gear а 
ШАҢ on which are mounted а magnetic clutch and a grooved 
pulley which takes the punkah rope. The clutch consists of an iron- 

electro-magnet of the usual type, a single coil being wound on 
A central gore and enclosed in a circular box casting which forms 


the yoke. The body of the clutch is keyed to the shaft and rotates 
with it, but the disc forming the armature is free on the shaft, and 
is rigidly connected to the pulley. The latter can therefore 
revolve independently of the shaft when the magnet is not excited, 


PUNKAH PULLER. 


but as soon as the current is switched on the pulley revolves with 
the shaft. The clutch magnet coil is connected in series with the 
motor through a two-way switch which in one position short-circuite 
the coil, and in the other allows the full current to pass through 
it; this switch is moved automatically in time with the swing of 
the punkah by a toothed wheeled gearing in a pinion fixed to the 
rope pulley. Two adjustable pins are fixed in this wheel, which 
alteraately catch the switch-arm and throw it over. The length of 
rope and position of these pins are so adjusted that when the punkah 
is at the bottom of its swing the switch is in the position required 
to energise the electro-magnet; the motor then winds up the rope, 
until when the punkah reaches the top of its swing the second 
pin throws over the switch-arm, tbe clutch releases, and the 
weight of the punkah unwinds tbe rope. This brings back the 
pulley, and with it the toothed wheel; the pin comes into contact 
with the switch-arm, the clutch is again excited, and the cycle begins 
again. To ensure that the clutch shall release immediately the 
current is off,a thin plate of phosphor bronze is put in between the 
magnet and disc faces. The motor is thus kept constantly 

in the same direction, but by means of the clutch and automatic 
switch a reciprocating motion is produced, which is automatically 
kept in step with the natural period of swing of the punkah. The 
arrangement, which is patented, is manufactured by Messrs. Mavor 
and Coulson, Limited, in various sizes to give out powers ranging 
from about 3 H.P. to 2 н.р, A number of these punkah pullers have 
recently been sent to India for use in public buildings. The worm- 
shaft driven by the motor may be extended, and a row of punkahs, 
each controlled by a separate clutch on the shaft, may thus be 
driven by one motor. Where electric supply is available, these 
automatic pullers are more economical and reliable than the drowsy 
native “ punkah wallah." 


Illuminated Tramcar.—The accompanying illustra- 
tion shows what can be done in the way of decoratiag an electric 
tramcar with electric glow lamps as a means of celebrating the 
Coronation. We understand that the car made a great sensation, 
and requests were received by the Corporation from various 
districts, asking that they might be favoured with a visit by this 


ILLUMINATED CAR AT MANCHESTER. 


peripatetic illumination device. The car body is of the Brush 
Company's make, with Peckham truck; the equipment is of the 
B.T.H. Company's make, and thé car was illuminated with B.T.H.- 
Edison lamps. The idea: originated with Mr. MoElroy, manager 
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of the Manchester Corporation Tramways, and the whole of the 
electrical work was designed and carried out by Mr. J. H. Fookes- 
Bale, tramway engineer to the Corporation. 


Annual Picnic.—The Society of Experimental Engi- 
neers, Dundee, held its annual picnic on Thursday, June 26th. 
The paddle steamer Bonnie Dundee conveyed the party, which 
numbered 76 ladies and gentlemen, to Newburgh, Fife, from which 
place they walked to Lindores Abbey. 


Davy Are Lamps.—The exhibit of Arc Lamps, Limited, 
at the Tramways Exhibition, comprises various designs of the W. J. 
Davy arc lamps, and they are shown lighting the stalls of the 
Edwards patent air pump, the Haste patent water pump, and the 
Davy-Robertson piston ring. We understand that these lamps have 
been supplied to the Fairfield Shipbuilding Company, who are 
lighting the whole of their works; Messrs. J. and G. Weir, the 
London and North-Western, Great Central, Great Northern, and 
London and South-Western Railways; also to Cardiff, Sheffield, 
Oldham, and numerous other Corporations, besides hundreds of 
companies and private firms. These lamps are running under all 
conditions of electric supply, and a large number are running suc- 
cessfully on tramway power circuits. 


Dissolutions and Liquidations,—Messrs. Stothert and 
Pitt, Litaited, of Newark Foundry, Bath, are winding up volun- 
tarily for purposes of reconstruction under the same name. 

The Trafford Power and Light Supply, Limited, is winding up 


voluntarily. Mr. E. E. Johnson, of 75, King Street, Manchester, is 
liquidator. 


Dividend.—A first and final dividend of 4,*,d. in the £ 


is to be paid in the case of G. F. Rogers, electrical engineer, of 
Notting Hill and City, E.C. 


The Electrical Company, Limited.—We are informed 
that the last balance-sheet of this company for the year 1902 has 
been passed at their annual general meeting. A dividend of 15 per 
cent., same as last year, was declared, and a substantial amount has 
been added to the reserve fund, &c. The enormous business the 
Electrical Company are carrying on has made it necessary to increase 
the capital of the company by £100,000, making £200,000 in all, 
which has been unanimously passed by the board. It was further 
decided that the Electrical Company is to establish works in this 


country, and the necessary negotiations about a suitable site have 
been started. 


High and Low Temperature Indicator.—Messrs. P. 
Hensel & Co., of 12, Long Lane, E.C., are introducing a new appa- 
ratus designed for instantly recording either an increase or decrease 
in temperature. It consists of an ordinary battery and bell com- 
plete, in conjunction with a patent indicator, the essential feature 
of which is the contact breaker. The indicator is fitted with a 
temperature dial and pointer; allthat is necessary is to place the 
pointer opposite any degreeof temperature on the dial, either above or 
below zero, and directly the temperature of the atmosphere gurround- 
ing the indicator equals that recorded on the dial, the alarm is given. 
It i8 stated that the alarm is not dependent upon the melting point of 
a special metal, and no glass thermometers are used. Further, varia- 
tions of temperature below zero can be instantly indicated. 
An important feature of the apparatus is, that should any part of 
it become damaged, an alarm is given, the bell continuing to ring 
until an examination is made and the defect corrected. The maxi- 
mum degree of temperature which the indicator will record is said to 
be about 1,000? F., aud the minimum about 500° below freezing point. 
Seeing that the latter temperature is about 40° below the “ absolute 
zero," it would be interesting to learn how the inventors carried out 
the tests on which, doubtless, their statements are based ! 


An Interesting Illumination Scheme.—We have 
received a photograph of a Coronation illumination device which 
was recently erected on the face of 8t. Boniface Downs by the Isle 
of Wight Electric Light and Power Company, Limited. The 
letters, which measured 50 ft. high, were arranged by means of incan- 
descent lamps connected to double lines of bare wire stretched 
between insulators. The total length of the device was nearly 
350 ft., and it contained 430 clear 25-c.P. lamps. The various 
circuits were equally balanced and supplied from the outers of the 
company’s 420-volt three-wire system by means of cables led up 
from the station, situated } mile away. The work of erection 
was somewhat difficult, owing to the slope of the cliff being 
exceedingly steep. The height from the sea level being over 600 ft., 
the letters were seen by ships 30 miles out. Although the device 
was not used for jubilation purposes, it was run up for a short time, 
and was much admired by the Ventnor townspeople and visitors. 


Institution of Junior Engineers.—On Saturday, July 
5th, the members of this Institution paid a visit to the American 
Exhibition at the Crystal Palace, the exhibits of Messrs. Babcock 
and Wilcox, the Fairbanks Company, Messrs. Charles Churchill and 
Co., Messrs. W. C. Horne & Co., the Blaxton Engineering Company, 
the Niles Bement Pond Company, and Messrs. Stirlings Motor 
Carriages Company, receiving special attention. Another feature of 
engineering interest noticed was the re-glazing of the centre 
transept roof, consisting of 100,000 sq. ft. of Mellowe’s patent 
glazing. | 

Premier Lamps.— The contracts which have been 
recently secured by the Premier Incandescent Lamp Company 
include orders from H.M. Office of Works, H.M. War Office, 
London United ‘Tramways, Portsmouth Tramways, Mersey 
Docks and Harbour Board, Brighton Corporation Tramways, 
St. Helens Tramways, Manchester Tramways, Liverpool Tramways, 


Liverpool Overhead Railway, Southend Tramways, Queen Anne's 
Mansions, and Hyde Park Court. 


Repair Kit for Motorists.— Messrs. Shippey Bros. are 
placing on the market a repair kit" which will enable auto- 
mobilists" to repair ordinary punctures on the road. The same 
firm have secured the contract for the supply of Diamond ” tires 
for the new “Packard " automobiles about to be placed on the 
English market. They have made arrangements tc stock in London 
" Diamond " tires in all the leading sizes from 26 to 36 in. in 
diameter. 


Robertson Lamps.—[In connection with the M. E. A. 
Convention, a party of 60 members visited the “ Robertson” lamp 
works, at Brook Green, on Wednesday, 2nd inst., at the invitation 
of the Incandescent Electric Lamp Company, and the General 
Electric Company. The party was shown all the details of the 
processes of manufacture, and at the conclusion of the visit Mr. 
Chamen, Glasgow, proposed a vote of thanks to the directors for 
their kindness in throwing the factory open to the members. A 


display by the ''Robertson" fire bripade concluded the pro- 
ceedings, 


Salvador.—By a recent decision of the Customs authori- 


ties of Sau Salvador the import duty on electrical ventilating fans is 
30 centavos per kilogs. 


Schmidt Superheating. — We learn that Messrs. 
Easton & Co., Limited, have recently received an order from 
Messrs. Greenwood & Batley, Limited, of Leeds, for a complete 
superheater and economiser plant under the Schmidt patents. We 
understand that it is the intention of Messrs. Greenwood & Batley 
to carry out a series of trials with the plant in question on the 
De Laval steam turbine working with highly superheated steam. 


Searchlights.— Mr. G. Braulik let a large quantity of 
searchlighta out on hire in readiness for the Coronation illumina- 
tions, one being for use on the top of the House of Parliament. 
When the rejoicings and Coronation festivities, now unbappily 
deferred, do come off, his stock will be available, and will no 


doubt be taken advantage of, especially as the dark evenings will 
be coming on. 


Trade Announcements.—Mr. Samuel Buckley, of St. 
Paul's Square, Birmingham, has acquired the business of Messra. 
Bohler Bros. & Co., of Sheftield, and will continue to carry on the 
business exactly as hitherto at their Styrian Steel Works, Rocking- 
ham Street, Sheffield, with the exception that the correspondence, 
&c., wil be carried on from Mr. Buckley's head office, St. Paul's 
Square, Birmingham. Having by the above arrangement purchased 
the entire stock of Messrs. Bohler Bros.’ ingots, billets and finished 
bars, as well as placed heavy contracte for future supplies of raw 
material with their works and mines in Styria, Mr. Buckley says 
that he is able to ensure bis customers the same high grade of 
material as hitherto supplied. 

Messrs. James Gordon & Co., of 52, Lime Street, E.C., have been 
appointed sole British and colonial agents for water turbines, &c., 
manufactured by James Leffel & Co., of Springfield, U.8.4., who 
claim to be the largest builders of turbines in the world. We 
understand that Messrs. Gordon have had considerable experience 
in this line, and have several turbine installations in hand at 
present. 

We learn that Mr. Albert Barron, formerly with the Electrical 
Company, Limited, as manager of their fittings department, has 
entered into partnership with Mr. J. J. Smith, of 47, Holborn 
Viaduct and 48 and 49, Farringdon Street, Е.С. The title of the 
firm is now J. J. Smith & Co. 

Mr. Wm. Rowland, who was for many years with Messrs. 
Johnson & Phillips, of Old Charlton, and has had a large 
experience with dynamos, motors, alternators, and all classes of 
electrical work, has acquired a partnership in the firm heretofore 
known as E. Home & Co., of Troughton Road, Old Charlton, 
electrical engineers and instrument makers. The style of the firm 
will be, from the present date, Home & Rowland, snd they intend 
to extend the scope of their work in the direction of dynamo, motor 
and transformer manufacture and repair. Messrs. Home & Rowland 
are sole agents for London and South of England for the sale of 
“Burnley’s Rozinal Soldering Paste,” a flux for all classes of 
electrical soldering work. 


Transmission Lines.—Aluminium has so frequently in 
the past been held out as a rival to copper, with but few signs of the 
claim being fulfilled, that most people interested in copper have 
come to regard the rival metal with perfect equanimity. According 
to the Boston News Bureau, however, aluminium has recently 
* gained a noteworthy victory over copper in being selected for the 
transmission of electric power from Shawinigan Falls to Montreal." 
The length of this line will be 84 miles, and 1,000,000 lbs. of alu- 
minium will be required.— Financial Times. 


M Pe 
ELECTRIC LIGHT AND POWER NOTES. 


Alfreton.—The U.D.C. is negotiating with the Notts 


and Derbysbire Electric Power Company on the question of lighting 
the town with electricity. 
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Ashford, —At the U. D.C. meeting on July 8rd, it was 
reported ibat as the result of a canvass of the town it was 
estimated that consumers would take 85,000 B.T. unite in the first 
year, and it was decided to ask the Kent Electric Power Company 
for terms for this quantity. A letter from the Provincial Electric 
Supply and Traction Company, expressing the intention to apply to 
the B.T. for powers to supply in the Ashford area, was referred to a 
committee. 

Auckland.— The U. D. C. has decided to ascertain the 
probable cost of generating electricity to light the town by means 
of s destructor. A letter has been received from the Durham 
Electrieal Power Distribution Company, stating that they intend to 
make application this year for a prov. order to supply the area 
covered by the Urban and the Rural Councils. 


Barking.—A L.G.B. inquiry into the U.D.C.’s appli- 
cation for eanction to a loan of £11,744 for electric lighting purposes 
was held on July 186. An increased demand has made the ex- 

diture necessary, and the clerk stated that the first two years’ 
osses of £900 and £1,000 were reduced last year to £273, and this 
year it was anticipated that the outstanding debt would be 
ex 


Birkdale.—The opening ceremony of the electricity 
works is to take place on August Ist. The power station is almost 
completed, and mains have been laid im nearly 20 of the principal 
roads of the township. 


Bolton.— The question of allowing the electrical engineer 
toitake pupils at the electricity works was discussed by the Town 
Council on Jaly 3rd. On the ground that there was no idea of 
aogmenting the salary of the engineer, a proposal to refer the matter 
t» a committee was adopted. 


Bradford.—On Friday last an electric cable in Market 
Btreet, in the very heart of the city, fused, causing a fire in the 
cellars of the George Hotel, and explosions in the roadway outside. 
Gas and water pipes adjoining were melted, and a good deal of 
damage and inconvenience was caused. The opinion is expressed 
that the cable had been damaged by excavations made for the 
Venetian masta which were being used in conneczion with Corona- 
tion decorations. 


Brentford.—The United Electric Light Company, 
and another, have notified the Council of their intention to apply 
for prov. orders for the district. 


Brentwood.—The Provincial Electric Supply and Trac- 
tion Company propose to take steps to obtain a prov. order to enable 
them to supply electricity in Brentwood. 


Brighouse.—The Gas and Electricity Committee reports 
that there was again a loss on the electricity undertaking for the 
past year, but the position was better than before. 


Brighton.—The accounts of the electricity department 
up to March 31st last show a total expenditure of £399,780 9a. 8d. 
The groes revenue was £66,550 7s., the expenditure £42,273 3s. 10d., 
ind the gross profit £24,277 3s. 7d., as compared with £19,600 in 
the preceding year. After paying interest and depreciation there 
was deficit of £168 8s. 11d. as against £107 15s. 2d. last year. The 
revenue fund amounted to. £3,420 11s. 3d. The electricity gene- 
rated amounted to 5,685,435 units, of which 4,860,430 were sold; 
the energy sapplied for public lighting was 809,350 unite, and to 
tramways 204,693 units, the remainder being private supply. At 
the Council meeting last week Councillor Holloway stated that the 
low was due to the price having been lowered too much three years 
igo, while extraordinary expenditure had been incurred during the 
n That an undertaking of £400,000 capital should have a reserve 
und of only £3,420 odd appeared to him ridiculous. It was pointed 
out that £1,200 had been paid in interest and redemption on the 
new works at Southwick, which for some time to come will be 
unréuner&tive. Councillor Carden took an optimistic view, and 
sated that he had a list of 56 towns which showed a loss on their 
electricity undertaking last year. 


Burnley.— The T.C. has voted £1,997 for the purchase 
of rdditional plant for the electricity works. · 


Caleutta,—A Madras paper records a fatal shock 
accident which occurred recently in Calcutta. It is stated that: 
—" In Durrumtollah Street, a branch broke and tore down one of 
tbe wires of the Electric Supply Company, which hung over the 
footpath. Two pupils of the Calcutta Boys’ School happened to pass 
that way, and one of them caught hold of the wire, presumably to 
pat it out of his way, when he received a smart shock. Some 
mantes after two Mahomedans came in contact with the wire and 
received similar shocks, but got away without receiving any injury. 
An up-country Mahomedan, whose identity is unknown, next 
brushed against the wire. In an instant the wir: fell against him, 
partly ee, neck. Thoughtlessly the man seized the wire 
vith his right hand, intending to throw it aside, bat his hand 
got instantly twisted up and burned by the electric current. A 
portion of the wire fell against the man’s right leg, which wae like- 


phere burned below the knee and ankle. The man was picked 


,Airnarvon aud District.—A movement, which has 
dential support, is in progress for providing a large supply of 
icity for lighting and power for the county of Carnarvon. 
H. Preece and Mr. Charles H. Rees are prime movers in the 
8 It is proposed to provide electric lighting and electric 
lines for the more populous towns in the district. 


Chard.—The T.C. has received notice from a London 
electrical corporation to the effect that they intend to apply for & 
prov. order for supplying electricity in the borough. It was 
resolved to reply that the Corporation intended to apply for power 
for the supply of both electricity and gas. 


Colchester.— Electric lighting in the streets is being 
extended by the T.C., which, on July 2nd, decided to substitute for 
150 gas lamps in the principal streets, a similar number of Nernst 
electric lamps, The initial outlay will be £450,and the annual 
expense, £169 15s. 6d. 


Dawlish.—The U. U. C. have received notice from the 
Electric Supply Corporation, Limited, London, that they intend 
applying for a prov. order granting them electric lighting powers 
within the district. Nou" 


Derry.—Notice has been served on the T.C. by a London 
firm intimating their intention to apply for power to supply electric 
light and power in the county borough of Derry.. 


Devonport.— The electricity accounts for the nine months 
ending March 31st last showed that the revenue was £5,024 7s. 9d., 
and the expenditure £3,563 16s. 9d., leaving a gross profit of 
£1,460 118. To the gross profit ie added £601 7s. 6d., interest on 
money at deposit, making atotal of £2,061 18s. 6d. After paying 
interest and sinking fund, the result is a net loss of £1,266 9s. 11d. 
The total capital outlay is £79,027 88. 11d. 


Exmouth.—The U.D.C. has received notice from the 
United Electric Light and Power Company, London, stating their 
intention to apply for a prov. order to supply electricity within the 
Council's are a. 


Frome.— The U. D. C. has decided that application be 
made to the L. G. B. to sanction the borrowing by the Council of a 
sum for the installation of works for the supply of electricity 
within the district, and that Mr. F. H. Medhurst be engaged as 
consulting engineer to the Council. 


Grantham.—With regard to the agreement between the 
T.C. and the Urban Electric Supply Company, the undertakers 
under the Grantham Electric Lighting Order, 1900, the B. of T. has 
refused to sanction a condition that the company should render an 
account of the waste electric energy to the Corporation. 


Hawick.—The T.C. bas decided to light all the streets of 
the town with the electric light instead of gas. The electric com- 
pany’s offer is £1,070 per annum, while the gas company’s offer 
was £844. 


Heanor.—The question of adopting electric light came 
up for consideration at the U.D.C. meeting on July 3rd. The 
matter was referred to a committee. 


Hendon,—'l'he L. G. B. has written the D.C. stating that 
it is for the latter to determine in the first instance whether they 
would desire to proceed with the application for sanction to borrow 
£36,400 for purposes of electric lighting. It is understood that the 
D.C. has replied asking the L.G.B. for a definite answer to the 
application for the loan. 


Italy.— The municipal authorities of Venice have under 
consideration a project for the utilisation of the hydraulic force of 
the Veneto for the development of electrical energy. The power 
utilised would be 6,000 m.p. In this connection works have already 
been commenced, and are well advanced on the Cellina torrent. 
The proposed undertaking will, however, require two years to 
complete. 


King Williamstown (S. A.).— The Corporation has 
resolved to adopt electric lighting for the town. 


Kroonstad (S.A.).—It is the intention of the T.C. to 
spend £25,000 on municipal works, £10,000 being allocated toithe 
installation of electric lighting. 


Liverpool.—The Liverpool Corporation accounts, which 
have just been issued in volume form, show that up to December 
31st last, £1,187,621 had been spent in providing the electric supply 
of the city. Last year £139,062 was disbursed, of which £5? 952 
was for machinery, and £66,757 for electrical mains. On the 
revenue side, £98,311 was received for lighting and power, £1,907 
for street lighting, and £68,912 for tramways power. The total 
receipts were £168,489. This admitted of £83,302 being carried to 
the revenue account. 


London. — The Hampstead M.B.C. and Willesden 
U.D.C. have entered into a provisional agreement to light the 
Гез ако га. aes will E 28 arc lamps on each side of the 
roadway, each authority su ing the en f ithi 
+ е | y supplying ergy for the lamps within 

GREENWICH.—The M.B.C. will pay the London Electri 
Corporation an &mount claimed for lichting the кйм БАРЫУ 
Alphege's Church for 1900-1901, the arrangement which hag been 
under dispute being a legacy from the old District Board of Works. 


Lytham.—The U. D.C. has decided to ask the В. of T 
to extend the time for the completion of the electric light works a 
it is not at present prepared to enter upon the work. 


Melbourne.— For the year ending February 28th last 
the City Council sustained a loss of over £8,710 on its su ly 
ot electricity. This arose, says A ustralasion Hardware "Sd 
Machinery, through the Electric Lighting and Traction Com 
having to be paid the large sum of £25,538 for current which 8810 
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have been supplied from the Council's own station had enough com- 
petent men been available to quickly change over” from the old 
mains of the three bought-out companies to the mains connected 
with the Council's new plant. The revenue actually received shows 
& great increase as compared with the previous ycar, the receipts 
from the sale of energy having advanced from £12,754 to £39,179. 
It is stated in the report of the Lighting Committee that the use of 
electricity is on the increase, there being at present no fewer than 
68 electric motors employed in the printing offices, clothing factories, 
and engineering workshops. The time is rapidly approaching, the 
Committee thinks, when the Government will have to be approached 
in regard to the undergrounding of the telephone wires. 


Motherwell,—The electricity works is to be extended at 
& cost of £12,500. 


Nottingham.—Jn connection with the Coronation cele- 
brations, the electric light was almost exclusively employed in the 
illuminations. The Exchange Hall was adorned with tboussnds of 
vari-coloured electric lamps, many of the leading tradesmen displayed 
electrical devices, and from the Castle roof a powerful searchlight 
was manipulated. On Thursday, Friday, and Saturday nights the 
city was illuminated, not the least attractive feature being a 
decorated electric tramcar, carrying 322 16-c.P. lamps. 

The City Council has adopted a report presented by the Elec- 
tricity Committee recommending the raising on loan of £35,000 for 


the purpose of constructing a new generating station at the 
Eastcroft. 


Oldham.—The annual report of the electricity depart- 
ment by Mr. Newington, borough electrical engineer, shows that the 
gross revenue to March last was £13,462, the total costs £7,586, and 
the gross profit £5,376. After paying interest and sinking fund, 
there remained a net surplus of £897, as compared with a loss of 
£470 last year. The maximum load was 990 xw.; the plant has a 
capacity of 1,532 KW., and the load factor was 12:01 per cent. The 
number of lamps connected was 45,350; units sold, 1,042,055; 
average price obtained, 3°46d. for private and 2°50d. for public 
lighting; 2:02d. for traction. The station costs were 1:331. per 
unit, and the total costs of production 1'74d. 


St. Helens,—The T.C. on July 2nd decided to abolish 
meter rents, as from July Ist, and to give notice to Messrs. F. W. 
Smith & Co., Ltd., to discontinue the free wiring and deferred pay- 
ment system of wiring customers' premises. 


South Shields,—5ome time ago, as an inducement to 
probable consumers in the borough, an offer was made that those 
persons who should take a supply of electricity for lighting pur- 
poses during May, June or July, should have it free for the period 
named. Early in May Mr. R. Purvis, the solicitor to the local gas 
company, wrote protesting against the proposal, drawing attention 
to Sec. 20 of the Electric Lighting Act of 1882, and hoping they 
would abandon the idea. He also stated that his clients were 
advised to take proceedings for an injunction if the Corporation 
carried out the proposal. ‘To this the town clerk replied that this 
course has been adopted with a view to relieving the pressure upon 
the department in connecting up new customers, which usually 
takes place at the bevinning of the autumn. Аз these consumers 
will enter into an agreement to take the current until September 
30th, 1903, there will be no loss to the undertaking, but, on the 
contrary, the proposal will be of considerable advantage and benefit 
to it, and is consequently in the interests of the ratepayers. Ata 
subsequent meeting of the Committee having charge of the electric 
lighting, a letter was read from Mr. Victor Grunhut, solicitor, also 
protesting against the proposal as an old consumer, and stating that 
in the event of any new customer receiving sueh benefit, he will 
decline to pay his next quarter's account, in order to test the matter. 
The Committee recommended that the letter be acknowledged, 
and the matter has so far gone no further. 


Spain.— Application has been made by a Zaragoza firm 
for a concession to put down a plant to utilise the water power of the 
River Gallego, at Gurrea de Gallego (Huesca Province) in the 
generation of electrical energy. 


Spalding.— The U.D.C. has received from the Electric 
Supply and Traction Company an intimation tbat they intend to 
apply to the B. of T. for a prov. order empowering them to supply 
electricity in the town. 


Stockport.— The Electricity Committee haxing recom- 
mended that the salary of the engineer, Mr. Meunier, should be 
increased by £50 & year for the next four years, the motion was 
opposed on the ground that Mr. Meunier had received extra 
assistance in proportion to the additional work he had been called 
upon to do. On the other hand, it was pointed out that Mr. Meunier 
only received the same salary that was paid to the engineer 11 years 
ago, and that Mr. Meunier was in every respect worthy of the 
advance recommended. On a division, the recommendation was 
negatived. 


Sutton Coldfield.—The electric lighting main is to be 
extended by the T.C. at a cost of £4,000, and a £5,000 loan is to be 
applied for to cover this and previous extensions. 


Sweden.—The Acktiebolag Norrtalje Electricitetsverk is 
the name ofa company which has just been formed at Norrtalje, with 


a capital of 100,000 kr., to establish a central clectric lighting station 
in the town. 


Tadcaster.—The Tadcaster Electricity Company have 
given notice of their intention to apply for a prov. order to supply 
Boston Spa, Bramham, Clifford and Thorparch. 


‘Warkworth. — The Harbour Commissioners have 


accepted an offer of the Broomhill Collieries, Limited, to light the 
Harbour with 300 electric lamps. 


Warrington.—The T.C. has reduced the price of elec- 
tricity for lighting to 6d. per unit for the first hour (instead of 1} 
hours) and 3d. afterwards, on the maximum demand system. 


Weymouth, — The Electric Lighting Committee has 


recommended the Council to approve of a scheme for lighting the 
borough at a cost of £44,800. 


Whitstable,—The CL. D.C. has decided not to consent to 
the application of the South-Eastern Electric Light Company for 
a prov. order to supply electric power in the district. 


Willesden.— Yesterday, 10th inst., the ceremony of 
laying the foundation stone of the electricity sub-station in Salisbury 


Road, Kilburn, was performed by the chairman of the U.D.C. Elec- 
tricity Committee. 


Windlesham.— The Parish Council has received notice 


from the Ascot Electric Supply Corporation of their intention to 
apply for a prov. order to light Windlesham and Bagshot. 


Yarmouth.—The electricity accounts show a net profit, 
after defraying all charges, of £279. The total revenue last year 
was 48, 441, and the cost of production £4,990. The number of 
units sold was 418,021. The average price per unit was 5:114 for 
private lighting, and 306d. for public lighting. Extensions to the 
generating station will be required in the ensuing season. 


Yorkshire,—The scheme which, according to а local 
paper, has been drawn up by Mr. H. F. Parshall, engineer to the 
Yorkshire Electric Power Company, provides for the erection of 
four power stations at Mirfield, Methley, Wath and Bingley; the 
first will be at Mirfield, where plant of 10,000 xw. capacity will be 
put down. It is expected that the supply will be available in about 
опе year eight months. Power will be generated at 10,000 volts, 
with a frequency of 40 cycles per second. The price will range 


from 24d. per unit for lighting installations to less than 1d. per unit 
for tramways. 


ELECTRIC TRACTION NOTES. 


Belfast.—At the Corporation last week a good deal of 
correspondence was read in connection with the proposed purchase 
of the city tramway system from the company. From this it 
seems that the Special Committee of the Corporation offered the 
sum of £350,000 for the entire interest of the company — whose lease 
has five years to run—the company to retain the £28,000 in their 
invested sinking fund. 


Belrium,—Light electric railways аге being constructed 
by La Société Nationale des Chemins de Fer Vicinaux between 


Grace Berleur and Hollogne-aux-Pierres and between St. Wallburge 
and Vottem, in the Licge district. 


Brighouse.—The General Purposes Committee bas 
appointed a deputation to wait upon the Halifax and Huddersfield 
Corporations and press for the construction of tramways to Brighouse 


and Raistrick, for which Parliamentary powers have been obtained 
by these bodies. 


Chadderton.—The D.C. has asked the Oldham Tram. 
ways Committee whether, provided the D.C. obtained powers to lay 
lines in certain streets, the Corporation would be prepared to take 
them over on lease on terms which would recoup the D.C. for the 
expense. The Tramways Committee has promised to consider the 
matter, and will obtain plans and other necessary particulars. 


Electric Railway Accident.—Press dispatches from 
Utica, New York State, say that a car while descending the moun- 
tain on the Mountain and Lake Electric Railway near Gloversville 
on 4th inst., where the grade 18 1,000 ft. in four miles, became un- 
controllable and, acquiring frightful velocity, came into collision 
with another car. Both cars rushed down several hundred feet and 
then ran off the rails. Each car contained 70 passengers, and of 
these 12 were killed and 36 injured. 


Glasgow.—In the House of Commons last week Mr. 
Gerald Balfour, replying to Mr. Weir, said he was informed by the 
Corporation of Glasgow that during the year ending June 1st chere 
were on their tramways 215 accidents, of which 19 were fatal, 111 
cases of injury not resulting in death, and 85 cases of damage to 
property. The number of passengers carried on the tramways 
during the period in question was 163,000,000. 


Halifax,— The General Post Office authorities have been 
complaining to the В. of T. on the subject of the Department's 
requirements as regards certain sections of the electric tramways 
not being complicd with. The mechanical connection between tke 
guard wire supports and tke trolley poles on some sections has not 
yet been made. The municipal authorities have this week been 
commmuni ated with by the Board of Trade on the subject. 


Lancaster,— The installation of the electric tramway 
for the borough is proceeding slowly. The length from the Pointe 
to Williamson Park is almost completed, but the route to,Scotforth 
is only partially finished. 


(Continued on page 69.) 
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ELECTRIC POWER TRANSMISSION IN NEW 
ZEALAND. 


Ах electric power transmission plant was not long ago 
installed at Rotorua, in New Zealand, which possesses 
peculiar interest by reason of the fact that energy is trans- 
mitted over a longer distance than anything hitherto 
attempted in our Australasian colonies. The machinery, as 
the fullowing descriptive details will show, is of British 
manufacture, with turbines by the well-known firm of 
Messrs. Carrick & Ritchie, of Edinborgh, and electrical 
plant by the Brush Electrical Engineering Company, 
Limited. 

For such par- 
ticularsof the under- 4 
taking as follow, we 
are indebted to a 
paper read by 
Mr. Oswald Haes, 
M. I. E. E., before the 
Electrical Associa- 
tion ok New South 
Wales. The photo- 
graphs were taken by 
Mr. R. S. Fletcher, 
ok Dunedin, who 
superintended the 
works on behalf of 
the company. 

Rotorua is sitn- 
ated in the North 
Island of New 
Zealand, on the 
shores of the Lake 
of the same name. 
In the programme 
of its progress was 
the institution of a 
modern system of 
drainage and sewer- 
age, and it was in 
connection with this 
latter work that an 


at this distance from the town simply for pumping purposes 
wo':d be out of all proportion to the value of the power 
required ; as there was plenty of power available, and a 
larger plant could be worked at practically the same cost as 
a smaller one, while the first cost would be proportionately 
less, he advised that provis'on should be made for a plaut 
capable of lighting the bath houses, sanatorium, streets, and 
private houses. The Government adopted his advice, and 
authorised him to prepare the necessary scheme for utilising 
200 H.P. A contract was subsequently placed with the 
Brush Electrical Enginezring Company, Limited. 

A site was selec ed for the generator house on the river 
side, just below the 
second of two falls, 
about 50 yards 
apart, the upper 
one being 8 ft. and 
the lower one 6 ft., 
giving a working 
head of 14ft. The 
distance from the 
generator house to 
the town is 13 
miles, 

The single-phase 
alternating current 
system of generation 
was adopted. The 
original plans pro- 
vided for generation 
at 1,000 volts, 
transforming up to 
6,000 volts, allow- 
ing for a loss of 
1,000 volts on the 
line, transforming 
down from 5,000 
volts to 2,000 volts 
at the town, and 
again at the re- 
spective . buildings 
to 100 volts; but 
an alternative pro- 


electric plant was ` INTAKE AND FLUME AT ROTORUA. posal by the com- 


first suggested, 

It had been intended to put down a steam pumping 
Plant, but attention was drawn to the possibility of utilising 
one or other of the running streams in the vicinity to 
generate electric power for the purpose, and Mr. Robert 
Hay, M. I. C. E., was entrusted with the investigation of their 
possibilities, He reported that the onl y source of power that 
could be relied upon for an unfailing supply was situated on 
the Kaituna River, 13 miles from Rotorua. 

A little below the second lake there is a series of falls, the 
highest being about 8 ft., and by utilising the whole series 
many thousands of horse-power could be obtained. 

Mr. Hay advised the use of only two of the falls, as all 
the power likely to be required in Rotorua, for some years 
come, could be obtained with a 14 ft. head without 
making any appreciable difference to the amount of water 
Boing over the falls, In reporting upon the matter, he 


Pointed ont that the cost of putting down an electric plant 


load, about 10,000 cab. ft, pér mit 


pany for generating 
at a higher pressure—viz, 4,000 volts, and dispensing 
with the double transformation, by transforming in the 
town in one operation from 3,000 volts to 100 
volts, was ultimately adopted. The size of wire for the 
lines was not altered, so that the loss under this system 
is rather more than it would have been in the other Case ; 
but the saving in first cost was very considerable, the plant 
was freed from a good deal of complication with the attendant 
possibilities of breakdown, and there being more than ample 
power available for all present requirements, the loss is not 


. а very material consideration. 


The intake for the flume is taken off just above 


the fall of 8 ft. A good solid foundation for the flume 


along its whole length was formed by benching out the 
rock after the bank was cut down, It is calculated for 
carrying the water for the two 100-H.P. turbines on full 
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А j 
2 ft. per second; the low fall necessitating such a large 
quantity of water. 


A small sluice-gate is provided in the side of the flume 
overlooking the river, and near the end, for the purpose of 


pr 


View oF Town oF Rotorua, SHOWING ARC LAMPS. 


emptying the flume at any time without having to run the 
water through the turbines. Four H steel joists carry the 
flume over the tail races which pass under it to discharge into 
the river. When the flume is full it contains about 
700 tons of water. The water is conducted from the flume 
to the turbines by rivetted iron pipes 5 ft, 10 in. in 
diameter. 

The generator house is a timber frame, lined inside, and 
with galvanised walls and roof. The general arrangement 
of the plant is shown in the illustrations. A 3-ton hand 
travelling crane, 
which is carried on 
timber beams, 
proved very useful 
in the erection of 
the plant. 

The turbines are 
of the “ Waverley " 
single-discharge 
pattern, with hori- 
zontal shafts, made 
by Messrs. Carrick 
and Ritchie. The 
cases are made of 
steel plates, and the 
wheels are 40 in. in 
diameter, of cast- 
iron with steel 
shafts. Theturbines 
are rated to give 
100 B. H. P. at a 
speed of 117 revo- 
lutions per minute, 
and use 5,000 cub. 
ft. of water per 
minute with a head 
of 14 ft. The 
governors are 
King’s patent pat- 
tern; they are | 
fixed close to the wall behind the turbines As long 
as the speed of the turbine is below the normal, the 
governor will continue opening the gate. In the event 
of the speed being kept low owing to the overloading of the 
alternator, this might lead to very serious results by over- 


INTERIOR VIEW or RoroRUA STATION. 


winding the gate. To prevent this a somewhat ingenious 
arrangement is fitted to the governor. It consists of a train 
of wheels driven by the main operating shaft, and they 
operate a screw and sliding block, which by the time the 


PowER HOUSE AND FLUME AT ROTORUA, 


gate is full open comes in contact with a small lever con- 
nected with the main lever and belt fork, and holds it in 
the normal position, keeping the belt on the centre loose 
pulley, and thus preventing any further movement of the 
gate by depriving it of its actuating movement. 

With the governors in question, fair success has been 
obtained. They come into operation under a variation of 
speed on the generator of about 20 revolutions per minute, 
or between 6 and 7 per cent. If the load is suddenly 
switched off it takes an appreciable time for the governor to 
reduce the speed of 
the turbine to the 
normal. 

Each turbine 
drives by means of 
& leather link belt 
18 in. wide, а 50- 
KW. alternator of 
the Mordey inductor 
type, in which all 
the coils and wires 
are stationary, the 
revolving part, or 
rotor, consisting 
merely of а steel 
casting ; there is 
therefore no strain 
upon the con- 
ductors, the torque 
being exerted ouly 
on the mechanically 
strong iron, ‘The 
stator is a cast-steel 
ring made in halves 
and bolted to the 
bedplate. The field 
coil is wound on & 
compressed paper 


bobbin and fits 
inside the ring, 
being held in position in grooves, made in both 


the upper and lower halves; it is excited in the 
ordinary way by current from an exciter coupled to the 
main shaft. On each side of the stator is an annulus of 
laminated iron cast into the ring, having grooves on its 
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inner face, fitted with insulating troughs, in which the 
armature coils, previously wound on formers, sre placed, 
being held in position by fibre wedges. There are 16 coils 


Rotorva: Motors AND SwITCHBOABD IN Pump HOUSE. 


on each side of the field coil, making 32 in all. The rotor 
consiste of a star-shaped steel casting, with eight double arms 
laminated at their extremities, 

The exciters at Rotorua are direct coupled to the main 
shaft; they are of the two-pole type with slotted armature, 
wound with coils formed before being put on, and carbon 
brushes are used. 

The alternators are wound to give the full output at any 


necessary in order to compensate for the varying loes in the 
line dependent upon the load and to maivtain а constant 
pressure of 3,000 volts at the town end. 

(To be concluded.) 


ELECTRICAL PLANT AT THE DÜSSELDORF 
EXHIBITION. 


IN our preliminary notice of tbe Düsseldorf Exhibition of 
the Industries and Trades of the Rhine Province, West- 


ROTORUA : Cross SECTION OF ALTERNATOR. 


phalia, &c., we mentioned that amongst the electrical 
engineering exhibits that of the E. A. G. vormals W. 
Lahmeyer & Co., of Frankfort-on-Maine, is easily the first, 
in respect of both the magnitude and the variety of its com- 
ponent parts. By the courtesy of the company, we are now 
enabled to reproduce views of the more important of the 
machines and apparatus shown. 

The central power station in the Machinery Hall, which 
supplies energy to the Exhibition, contains generating plant 
of a total output of 13,000 H.P., of which 8,500 H.P. is 
supplied by 17 of Messrs. Lahmeyer’s machines Ав the 
average demand is only 6,000 H.P., the whole load could 
readily be dealt with by these machines alone. 


DessxL DORT Exuisition: HUMBOLDT ENGINE AND 10,000-Уогт LAHMEYER ALTERNATOR, 


Pressure between 3,200 and 4,200 volte. They are run at 
constant speed, and the pressure variation is obtained by 
varying the field excitation. This. variation of pressure is 


The largest generator exhibited by the firm, and the 


largest in the Exhibition, is a 2,000-Kw three-ph 
: 7000 KN. ase alter- 
nator, direct coupled to a vertical triple-expansidn 15 of 
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2,500—8,000 H.P., built by the Gutehoffnungsbhütte, of the effective bre .dth of the соге is 330 mw., aud there ure oy 
Oberhausen. This get was specially built for the Exhibi- 384 grooves, woich are lined with micanite tubes. The an 
frame which carries the armature core is Ке? 

8,500 mm.in outer diameter; it is atiffened pee 

by heavy end rings, seen in the illustrations, a 

and is ире оп two feet in such а 1 

way as to permit of adjustment with p^ 

regard to the magnet wheel, bv meang um 


of wedges and screws, in both vertical and 
horizontal directions. The armature stands 
10 metres high from the lowest point, and 
weighs in all 53,000 kg. The fall of 
pressure between no load and full load, 
with a power factor of unity, is 6 to 7 per 
cent., and the machine is designed to give 
its full normal output continuously with- 
out incurring a bigher rise of temperature 
than 45^ C. above the surrounding air. 
The pressure of the generator is regulated 
by varying the resistance in series with 
the shunt winding of the exciter. The 
collecting rings for the exciting current 
are of iron. 

The engine which drives this generator 
is built with cast-iron columns at the back 
and steel standards in front ; the finish is 
in black and nickel, giving a very 
handsome appearance. Further details of 
the engine will be given later. 


found a single-phase Lahmeyer alternator | 
of 500 Kw. output (with power factor } 
unity) at a pressure of 10,000 volts. This 
machine runs at 90 revolutions per minute, 
and is coupled to a horizontal engine built 
hy the Maschinenbananstalt Humboldt, of 
Kalk ; it is used for the illumination of 
the Rhine Bridge, the current being trans- 
| mitted through underground cables to a 
LaHMEYER 2, 000-KW. THREE-PHASE ALTERNATO !, transformer sub-station. At the close of 

the Exhibition tbis alternator will be 
installed in the Wiesloch Electricity Works, for which it was 
built, and where several similar machines are at work.“ 


tion; itis shown in two of our illustrations herewith. The 
normal load is 2,000 kw. at 5,000 volts, running at 
94 revolutions рег 
minute ; the maximum 
load for short periods is 
2,500 KW. The rotating 
magnet fiy-wheel carries 
64 poles and the 
frequency of the current 
generated is 50 cycles 
per second. 

The machine is built 
in accordance with the 
standard fly-wheel type 
of Messrs, Lahmeyer, 
the magnet system being 
built up on the rim of 
the engine fly-wheel. 
The wheel is in four 
parts, and measures 
6,975 mm. in overall 
diameter ; ; the total 
weight is 78,000 kg, 
and the « fly-wheel 
effect (wp?) of the 
wheel is 2,000,000 m?. 
kg. The magnet poles 
are wound with copper 
str.p on edge, and are 
of round section; they 
are made of wrought- 
iron, bolted to the rim 
of the wheel The 
exciting current for the 
machine is furnished by 
Nun por a TRIPLE-EXPANSION 3, 000-H. v. ENGINE OF THE GUTEHOFFNUNGSHUTTE, AND LAHMEYER ALTERNATOR. 
tension of the main . | 
shaft of the machine. The stationary armature core has See Erzormican Bzvigw, Vol, 48, p. 808, for description of 
anouter diameter of 7,500 mm., and a bore of 7,000 mm. ; this undertaking. 


| 


ИШЕ MEL od 


Near the set described above will be pi 
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The construction of the alternator is generally similar to 
that of the 2,000-Kw. machine, with the exception that 
owing to the smaller dimensions and weight, the stiffening 
ring is not required, and the armature frame is constructed 
in two parts only. The frame is adjustable vertically and 
horizontally, and is fitted with shields to protect the 
winding. The external diameter of the frame is 6,600 mm., 
and the greatest height 7,800 mm. ; the weight of the frame 
and armature complete is 18,350 kg. 
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„Тһе magnet wheel is іп two parts, with an external 
diameter of 5,488 mm., and weighs in all 32,000 kg. The 
fiy-wheel effect (wp?) = 490,000 m.? kg. The magnet 
are of flat copper strip on edge, and the poles number 
The external diameter of the armature core is 5,950 mm., 
and the internal diameter 5,500 mm. ; the core is 184 mm. 
wide (in effect), and is provided with 396 grooves for the 
Winding. The frequency is 50 cycles per second. The arma- 
ture is capable of standing an overload of 20 per cent. for 
short periods, 

(To be continued.) 


Oldham.— Good progress is being made with the con- 
struction of the various tracke. The steam trams have ceased 
os from the borough boundary at Royton to the centre of the 

"D, and the reconstruction of the track has been commenced. 

ents have been made for the commencement of the Chad- 
derton Road section this week. 


ELECTRIC TRACTION NOTES. 


(Continued from page 64.) 


Liverpool.—The volume of Corporation accounts which 
has just been issued, shows that the total receipts of the Tramways 
Committee last year were £474,508, of which £468,759 was from 
traffic receipts. The expenditure for the year was £327,451, which 
left a profit of £147,056. The surplus was distributed as follows :— 
Sinking funds, £48,931; interest on loans, £42,343; interest to 
bank, £4,523; on rates’ relief account, £17,507. Carried to 
reserve, renewal and depreciation accounts, £35,214. 


Middleton.—The Board of Trade has extended the time 
for completing the Corporation tramways from August 6th, 1902, to 
February 6th, 1903. The B.E.T. Company have intimated their 
intention to apply to the B. of T. for approvalto the tranfer of the 
Middleton light railways to the Middleton Electric Traction 
Company, Limited. The T.C. offers no objection to the proposed 


transfer. 


Newcastle-on-Tyne.—At the last meeting of the City 
Council, Mr. Wm. Cail, chairman of the Tramway Committee, 
reported that the traffic during the past four weeks had been 
exceptionally heavy ; 2,649,799 passengers had been carried. The 
receipts had been £12,187, averaging 11°72d. per car-mile. 


Nottingham,—Of the eight sections comprised in the 
scheme embarked upon by the Corporation two years ago, the 
seventh—that connecting Mansfield Road and Vernon Road by way 
of Sherwood Rise—was opened for public use on Monday morning, 
and the eighth (Lenton Boulevard) section is rapidly nearing com- 
pletion. The annual report of the Tramways Committee presented 
at Monday's meeting of the City Council shows that for the year 
ended March 31st, the tramways realised a profit of £19,000, of 
which £12,000 has been contributed in relief of the rates, the other 
£7,000 having been set apart to form a special depreciation and 
renewal fund. The total receipts amounted to £78,791, and 
upwards of 16,167,385 passengers were carried. These totals, it 
may be pointed out, were reached when the system was very incom- 
plete. In the period under review the cars travelled a million and 
a-half miles, the amount taken per mile averaged 134d., and the 
cost per mile, including interest and sinking fund, was 101d. An 
interesting little table in the report of the tramways manager is 
one giving the following facts as to the increase in traffic returns 
for 1902 over 1899, when only horse cars were in use :— Receipts 
increased 85:5 per cent., passengers increased 107°6 per cent., miles 
run increased 558 per cent. 


Reading.—The solicitors to the Cooper Patent Anchor 
Rail Joint Co., Ltd., have communicated with the Town Council 
respecting an alleged infringement of certain patents of the com- 
pany in the construction of the Corporation tramways. Asthe 
contractor in his contract undertook to indemnify the Corporation 
in the event of any infringement of patents, the matter has been 
referred to him. | 


Sheffield.—The Tramways Committee state in their 
report of the year's working, ending March 25th last, that the 
undertaking has been very successful, and that the results from all 
standpoints are satisfactory. The number of passengers carried has 
been 49,176,631, an increase upon the previous year of 14,805,868. 
The whole of the undertaking has been efficiently maintained 
during the year, the amount expended ia maintenance, repairs and 
upkeep, as well as renewals, being £19,840. This has been paid cut 
of revenue. The gross receipts of the electric cars amount to 
£175,575, as against £108,300 during tke preceding year, and the 
gross expenditure £106,299, leaving a gross profit of £69,275. These 
figures show an increase on the year of £21,699. The amount paid 
in respect of interest and repayment of loans amounts to 436, 665, 
leaving a net profit of £32,610. The total amount paid for interest 
and sinking fund out of revenue up to March 25th last amounts to 
£63,308. The Committee have handed over for the relief of the 
rates since the trams have been under their control the sum of 
£27,000. In view of the fact that the undertaking has been effi- 
ciently maintained and repaired, and all renewals have been paid 
for out of revenue during the year, the Committee express the 
opinion that (as they intend to continue this policy, and to pay for 
renewals out of the accumulated surplus) there is no necessity for 
providing a depreciation fund. The accumulated surplus on March 
25th, 1902, amounts to £78,787, 


Stoke-on-Trent.— Last week Major E. Druitt, R. E. 
beld an inquiry here on behalf of the Board of Trade. with respect 
to а dispute between the Stoke Town Council and the Potteries 
Electric Traction Company, regarding the construction of the pro- 
posed light railway from Stoke-on-Trent through Hartshill to New- 
castle-under-Ly me, connecting two important sections of the 
company’s general system. Mr. 5. Sellon said the company made 
application to enable them to lay & double line instead of a single 
one over the whole route from Stoke to Newcastle, a distance of 
14 miles. It was admitted that the roadway in some places was 
narrow, but althongh that was so, he eontended that the local 
physical conditions would render a double line more suitable and 
convenient for the roadway than a single one. The Town Council 
objecting to a double line, laid stress upon the danger, but that he 
submitted, was a question for the Board of Trade, who might compel 
the company to conform to the rules and regulations for securing the 
public safety. The town clerk, ip opposing the application, said the 


Corporation bad no desire to delay or place unreasonable obstacles 
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in the way of the construction of this tramway. The objection of 
the Council to a double line was on the ground of the narrowness of 
the road and the steepness of the gradient. The double line would 
practically give the company a monopoly of the roadway, and render 
much of the present heavy traffic impossible. 


Warrington.—Sanction to raise a loan of £27,000 for 
tramway purposes has been granted to the T.C. by the L G. B. 


West Bromwich.—The reconstruction of the tramways 


in the borough has commenced, and almost the whole of the 
material required has now arrived. 


Wrekenton.—At a meeting of the Gateshead T.C. last 
week, the Parliamentary Committee reported that by Section 20 of 
the Gateshead and District Light Railway Order, 1900, it was 
provided that if the whole of the light railways were not con- 
structed within two years of the commencement of the order, the 
powers of the Gateshead and District Tramways Company to con- 
struct the said railways should cease. The period of two years 
would expire in August next, and the company had given notice 
of their intention to make application to the Board of Trade to 
prolong the time limit for the completion of the light railway to 
Wrekenton till February 22nd, 1903. They recommended that the 
application should be supported by the Council. This was agreed to. 


TELEGRAPH AND TELEPHONE NOTES. 


German Cable Subsidies.— The Berlin correspondent 
of the Standard reports that the German Atlantic Telegraph Com- 
pany in Cologne is issuing 4 per cent. debentures to the amount of 
20,000,000 marks, to provide for the cost of laying a second German 
telegraph cable between Germany and North America, the present 
cable having already proved inadequate for the increasing traffic. 
A new agreement has, at the same time, been concluded between the 
company and the Imperial Postal Administration, whereby the com. 
pany's privilege is extended until 1945, and the following 
stipulations are made :—“ Provided that by 1904 the second cable 
is ready, as far as the Azores, the Imperial Exchequer will pay the 
company, for the year 1904, a fixed compensation of 750,000 marks ; 
and provided that the whole cable is ready in January, 1905, the 
company will receive from the Exchequer a yearly subsidy of 
1,710,000 marks until 1944.” 


Telegrams to East Africa,—The International Tele- 
graph Bureau in Berne has been informed by Great Britain of the 
withdrawal of all restrictions on the telegraphic service to and from 
Zanzibar, the Seychellee, Mauritius, Madagascar, British East 
Africa, German East Africa, Mozambique and Loren¢o Marques. 


Telegraph Wire Export Trade.—A very quiet state of 
affairs continues to prevail in the export trade of this country in 
telegraph wire and apparatus connected therewith. The shipments 
during the past month only attained a value of £46,866, which 
compares with £36,423 in May last, and £96,048 in June 1901. 
The prevailing quietness is, however, more clearly shown by the 
returns for the first half of the current year, during which period the 
exports have only amounted to £887,185, as contrasted with 
£1,719,360 in the corresponding period of last year, and £1,459,710 
in the first six months of 1900. 


Telegraphic Interruptions and Repairs :— 


CABLES. INTERRUPTED. REPAIRED. 
Latakia-Cyprus .. T Е эз T .. June 20, 1999 .. 
Communication with Carthagena and Barran- 
uilla (Columbia)  .. 2 52 - .. Dec. 8, 1900 
Trinidad-Demerara No. 1 


el .. Aug. 27, 1901 .. vs 
Communication with Bolama $us .. April 18, 1002 .. x 
8t. Lucia-Bt. Vincent .. = oe И .. Мау 8, 1902 

St. Lucia-Grenada E А s .. May 8, 1902 


Dominica-Martinique ни .. May 8, 1902 » 3 
Bt. Lucia-Martinique .. T .. May 8,1902  .. T" 
Guadeloupe-Martinique Р 8 is .. May 9, 1902 А 
Santa Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902 

LANDLINES :— 
Route via Hanekin on Persian territory .. . Feb. 24, 1900 os 


Communication with Tientsin and Taku via 


H8lampo x s ә .. July 18, 1900 T 


Telephones in Italy.— The Italian Minister of Posts 
and Telegraphs has presented a Bill with a view to the construetion 
of 73 new lines of telephone which will place the principal towns 
of the kingdom in direct communication with each other. The 
project also includes the construction of three international lines :— 
Genoa, Vintimilli and Marseilles; Turin, Vintimilli and Marseilles ; 
avd Turin, Mount Cenis and Lyons, which will have connections 
with the Paris—Turin line which isalready being largely availed of. 
The project will cost upwards of 5,800,000 lire, and will require eight 


years to complete. The shorter lines, of which there are 53, will 
first be constructed. 


Wireless Telegraphy.—A Brussels press telegram to 
the Chronicle says that the Belgian State Railways administration 
proposes to instal the trains with wireless telegraphy apparatus, 
with a view to preventing collisions. Each train is to be provided 
with an indicator, which will be placed at the end of the train, and 
a receiver, which will be fixed atthe head. The receiving apparatus 
will be capable of indicating the presence of a train at a distance 
of 800 metres, that is to say, in ample time to shut off steam. 


According to an Indian paper, the agents of the Marconi Wire- 
less Telegraph Company, in Calcutta, have offered to comment 
Bengal with the Andaman Is, taking upon themselves all risks 
until communication has been established. 8 


CONTRACTS OPEN AND CLOSED. 


OPEN 


Aecrington.—July 21st. Lancashire boiler and piping 
for the electricity works. Bee Official Notices to-day. 


Amsterdam.—September 8th. Underground high pres- 
eure and low pressure cable system (three-phase, direct and 
telephone). See “ Official Notices” July 4th. 


Antwerp.—July 24th. An adjudication will be beld at 
Antwerp on this date for the supply of 400 galvanised steel cables. 
Particu from the Direction des Voies et Travaux, 11, Rue de 
Louvain, Brussels. 


Austro-Hungary.—Sept. 1st. The municipal authorities 
of Klausenburg (Kolozevar), Siebenbiirgen, are inviting tenders 
until September 1st, for the establishment in the town of & central 
station for electric lighting and power purposes. Tenders are to be 
sent to Bela Fekete Nagz, Kolozsvar, from whom particulars may 
be obtained. See Official Notices May 9th. 


Barking Town.—July 31st. Rails, fishplates, bolts and 
permanent way construction for the U.D.C. See Official Notices 
July 4th. 


Brussels.—July 23rd. At the Société Nationale des 
Chemins de fer Vicinaux, 14, Rue de Ja Science, Bruseels ; supply 
and installation of aerial feeders, &c, for the sections, Gric2 
Berleur and Hollogne-aux-Pierres, and St. Walburge to Vottem. 


Devon.—July 23rd. Wiring work at Devon County 
Asylum, 2,000 lamps, booster dynamo and motors, switchboard, and 
replating battery. See “ Official Notices" June 27th. 


Dresden. — October Ist. A competition for a safety 
apparatus in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 
of the town of Dresden (Saxony). Three prizes of 4,000, 3,000 and 
2.000 marks will be awarded. 


Epsom.—July 18th. Semi-marine dry-back boiler, con- 
densers, pumps, cooling pond, piping, one 150-kw. steam dynamo, 
switchgear, &c., for electricity works extensions. See ''Official 
Notices" June 20th. 


Falkirk.—July 14th. Pumps, balancing transformers 
and motor-generators, storage batteries, switchboard, arc and incan- 
descent lamps, cable work, and travelling crane. Bee “ Official 
Notices” June 20th. 


Farnworth.—July 31st. High speed engine and 250- 
xw. generator, switchboard, condenser, &c., for electricity works 
extensions. See Official Notices to-day. 


Gillingham.—July 17th. Water-tube boilers, piping, 
condenser, cooling tower, high-speed engines and 250-xw. three- 
phase alternators, switchboard, cables, arc lamps, crane and well, 
for the U.D.C. See “ Official Notices” June 20th. 


Greenwich.—The M. B. C. desire tenders for fitting up 
the Town Hall for electric lighting. 


Hammersmith.—July 16th. Electric light carbons for 
the Council. See “ Official Notices " to-day. Е 


Mungary.—July 15th. Тһе Hungarian State Railway 
authorities in Buda-Pesth are inviting tenders until the 15th inst., 
for the establishment of a complete electric lighting plant at the 
railway station at Preseburg. 


Kala Lumpur (Selangor State).— August 21st. Two 
600-н.р. turbines, two 400- ку. three-phase generators, switchboard, 
motor-generators, poles, wire, &c., for transmission line, arc and 
glow lamps, &c., for the Crown Agents for the Colonies. See 
“ Offcial Notices " to-day. | 


Launceston (TasMAIA).— September 15th. The Cor- 
poration wante tenders for polyphase generating, transmitting, 
transforming and distributing apparatus, reconstructing existing 
plant, enclosed arc lamps, &c. See Official Notices May 23rd. 

Leskovatz (Serbia).—July 14th. The municipal 
council of the town of Leskovatz (Serbia) is open to receive offers 
for the supply and erection of two turbines of 200-н.р. each, two 
dynamo-electric machines in connection therewith (for tri-phase 
current), and the necessary accessory works for the transport of 


electric energy to Leskovatz, a distance of 17 kilometres, a8 well 
as the installation of the city supply cables, &c. | 


L.C.C.—July 15tb. 80 double-deck cars with trucks, 
motors, ploughs, &c. See “ Official Notices” Jupe 27th. 8 


London, S. W.— July 31st. The War Office want, len- 


дп tor a self-propelled lorry (oil) See Official Notices April 
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Malvern.—August 23rd. Lancashire boilers, engines, 
alternators, cables, transformers, switchboard, &c., for the Council’s 
electricity supply scheme. Вее Official Notices ” to-day. 

Manchester.—July 17th. Three electric locomotives. 
Bee Official Notices” July 4th. | 

Manchester.—July 22nd. Condensing pumps, tanks, 
piping, Åc., for Stuart Street works. See “Offcial Notices ” to- 
day. 

Mexborough.—July 19th. One 100-K W. steam dynamo 
for tbe U.D.C. See "Official Notices” July 4th. 


Newport (Mon.).—The Asylum Committee of the 
Borough Council are about advertising for tenders for the electrical 
installation at their new asylum near Caerleon, Newport. 

U.D.C. 


Pemberton.—July 23rd. Cables for the 
See Official Notices July 4th. 

Pontypridd.—July 31st. Cables and dust destructors 
for the U.D.C. See Official Notices July 4th. 


Spain.—July 27th. Tenders are being invited until the 
97th inst, by the municipal authorities of Azuaga (Badajoz 
province) for the concession for the electric lighting of the town 
during a period of 25 years. Tenders are to be sent to El Secretario 
del Ayuntamiento de Azuaga (Badajoz), whence pariiculars may be 
obtained. 

St. Petersburg.— July 15 28. The Municipal Council 
is inviting tenders for the supply of telephonic apparatus, of which 
full particulars appear in our “ Official Notices” to-day. 

Swindon.—July 29th. Complete installation of electric 
lighting at Workhouse and Infirmary. See “Official Notices " 
to-day. 

Sydney.—July 23rd. Complete system of high and low 
ү cables, and of arc lamps for street lighting, for the 

unicipal Council. Bee “Official Notices " June 13th. 


Teddington.— July 12th. The U.D.C. invites tenders 
from those able to carry out electrical undertakings, and willing to 
take over the electric lighting prov. order. G. H. Salmons, clerk, 
Elmtield House, Teddington. 

Valparaiso.—September Ist. Construction and equip- 
ment of electric tramways. Further particulars from the Chilian 


Consulate. | 
Wigan.—July 14th. 1,500 yds. cable. See “Official 
Notices " July 4th. p 


OLOSED 


Barking.—The following tenders for extensions to this 
power station have been accepted by tbe Electricity Committee :— 
Pipework and lagging, Babcock & Wilcox; chequer plating, &c., 
oe Bros., Ilford; motors for auxiliary plant, Bergtheil and 

oung. 

Bath.—Messrs. Geipel & Lange inform us that the con- 
tract for meters for the Bath Corporation has been placed with them. 


Camberwell.—Messrs. Willans & Robinson, Ltd.. have 
received an order through Messrs. Crompton & Co., Ltd., for three 
100-Н.Р. compound engines intended for Camberwell Iufirmary. 


Cardiff.—The Mountstuart Shipbuilding, Graving Dock 
and Engineering Company, Limited, have just placed a contract 
with Mesers. Crompton & Co , Limited, for tbe complete electrical 
equipment of their works at Bute Docks The plant includes nearly 
50 arc lamps, 14 motors, ranging from 15 E.P. to 50 H.P., nearly all 
fitted with reduction gears; the conversion of a 25-ton crane to 
electrical driving, large electrically-driven centrifugal pump, and 
ап electrically-driven capstan. The current will be taken from the 
Corporation supply mains. 


Greenwich,—The M.B.C. on Wednésday considered 
tenders for wiring and fitting the Lecture Hall :— | 
National I lectric Wiring Co. 50 
Vaughan & Brown... ..  ..  .. it 0 0 
Haydn, Harrison & co. i or КЕ ТЯ 815 0 0 
E. Home & Co, e M M ы vs + 300 0 0 
Rawlings Bros, (accepted) vis 85 s .. 282 0 0 
Cramer & oo. vs Ба = 2 250 0 0 
L.C.C.—The report of the Fire Brigade Committee 
reminded the Council of the acceptance, on the 24th ult., of the 
tender of Messrs. Cramer & Co., for the wiring of four stations at 
Battersea and Camberwell. On the following day the firm 
intimated that they were reluctantly compelled to withdraw their 
offers. This was the third instance in which, during the past few 
months, persons who had tendered for installations at fire stations 
had withdrawn their tenders on the amounts being published. The 
Committee remarked that the inconvenience was very great, and it 
Was propose’ to consider what course it was advisable to take to 
Prevent the practice. The next lowest tender was from a con- 
ыш Who had not been prepared to abide by his tender for similar 
ү atthe Euston Road station. The third lowest tenderers were 
m Jackson Bros., and the Council decided to accept their 


, Panthester,— The Corporation have uccepted the tender 

ы Rowland Carr & Co., of London, for the supply of the 

de of the cast-iron troughing required by their electricity 
t for the next 12 months. 


Rotherham.—The following tenders recommended by 
the Electric Light and Tramways Committee were accepted by the 
T.C. on July 2nd:—Mr. W. H. Treherne, of Park Gate, for the 
erection of car sheds at £3,988; the Manchester Iron and Steel 
Company, for steel roof at £418. 


St. Helens.—The T.C. has accepted the tender of 
Mesars. Armstrong, Addison & Co., of Sunderland, for the supply of 
poles to carry the overhead wires which will transmit energy to 
works at Ravenhead. 


Southend.— The T.C. has accepted the tender of Messrs. 
Willans & Robinson, for в steam engine, with 225-K w. Crompton 
dynamo, at £2,400. 


Stockton.— The T.C. bas accepted the tender of Messrs. 
J. and H MacLaren for the supply of a 400-Kw. steam generator 
and two dynamos at £3,784, and that of Messrs. Riley Bros., of 
Stockton, for two Lancashire boilers at £816. 


Stretford.—The U.1).C. has accepted the tender of Messrs. 
E. Heaton & Sons, for the supply of steam raising plant at the 
electrivity works at £3,095; that of the British Westinghouse 
Electric and Manufacturing Company, Limited, for steam gene- 
rators, condensing plant, pipes and accessories, at £5,619; and that 
of the Anchor Cable Company, Limited, of Leigh, for service mains 
at £9,682. 

Wigan.— Messrs, Willans & Robinson, Ltd., have received 
an order through Messrs. Dick Kerr & Co., for the Wigan Electricity 
Works, for one of their 700-H. P. compound central-valve engines. 


Woolwich.— The M. B. C. has reconsidered the tenders 
for arc carbons, as reported in the ELECTRICAL Review for June 
20th. Mr. O. Scho'zigs tender of £14 78. Gd. was recom- 
mended for acceptance on June 12th, but it was afterwards 
discovered that he bad not submitted tamples as required. Subse- 
quently his samples were tested, but were“ found unsatisfactory." 
The next lowest tenders were those of Messrs. de Grelle, Houdret 
and Co. (£45 15s ) and Messrs. Oliver & Co. (448). The latter was 
accepted rn reconsideration, the Electricity Committee pointing out 
that Messrs. Oliver & Co. arealready under contract to maintain the 
arc lamps for another year, aud that if carbons were supplied by 
another firm, they might attribute any faults in lighting to the carbons. 
Messrs Oliver & Co. have, moreover, already supplied the Council 
with 7,000 pairs of carbons, which have been found very good and 
consistent in quality." The Council bas also acc: pted the tender of 
Messrs. Jones & Horzefield for boiler and pipe coverings at £245 108. 
The tender was originally received by the defunct Plumstead Vestry 
for their electric lighting works. 


NOTES. 


Board of Trade and Electric Tramways.—4A con- 
ference took place on 2nd inst. at 8, Richmond Terrace, Westminster, 
between Sir Francis Hopwood, secretary of the Board of Trade, aud 
Sir Herbert Jekyll, secretary of the Railway Department, aud 
various representatives of provincial corporations, the London 
County Council, and otber bodies, in refereuce to the new regula- 
tions issued by the Board of Trade forelectric tramways. According 
to the Times report, Sir Francis Hopwood brietly welcomed the 
delegates, who then stated their objections to the regulations which 
had reference to the governor and speed indicator, the 10 miles an 
hour rate, cow-catchers, lighte, and a variety of other cognate 
questions relating to electrictraction. These subjects were discussed 
by Bailie Paton, chairman of the Glasgow tramways: Mr. J. H. 
Whitley, M P., Halifax; Mr. Boyle, chairman of the Manchester 
tramways ; Councillor Smithton, chairman of the Leeds tram ways; 
and Mr. Fell, manager of the Sheflield tramways. Sir Francis 
Hopwood dealt with the questions seria/im. With reference to the 
governors, he said the Board of Trade bad already abandoned them 
wherever they had any discretion. As to the requirement of speed 
indicators on the trams, that question was not settled, but it was 
regarded as being bound up with the question of speed generally, 
which was to receive very careful consideration with a view to 
seeing how far the Board could meet the wishes of the corporations, 
Though the deputation had argued that the 10-mile rate of speed 
was unworkable if they were Lot allowed to go beyond it in open 
country, they must remember the difficulty of fixing an average 
speed, as desired by some of them.  Asregarced the regulation pro- 
bibiting the use of trailirg carriages, it appeared that the deputa- 
tion did not require the use of trailing carriages for the purpose of 
carrying either passer vers or merchaudise, but ouly to run two cars 
together in the case of emergency, when one of them had broken 
down ard the second car was used to purh the first. That being so 
he would see that the regulation was revised so as to meet those 
emergency cases. Then they had made а point as to the regulation 
calling for a red light to be fixed at the rear of each car. This 
regulation had been made by the Board of Trade acting in harmony 
with the Home Oflice, who controlled the use of lights on road 
vebicles, and had made it a universal practice to require a red light 
at the rear. The Board of Trade was under a pledge to the Home 
Office not to vary that requirement except in conference with the 
Home Office, but he would take an opportunity of brinvinug their 
representations before the Home Secretary. Cer.ain_revisions had 
already been made on other matters, which he hoped would, be 
acceptable to the deputation. 
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Physical Society.—Among the papers read before this 
Society on June 20th was one by Prof. R. W. Wood “On the Elec- 
trical Resonance of Metal Particles for Light Waves” (second 
communication). In a previous paper the author has shown 
that granular deposits of the alkali metals exhibit brilliant 
colours by transmitted l'eht. These colours were referred pro- 
visionally to the electrical resonance of the minute ; particles 
for light waves. The present paper gives an account of experi- 
ments made with gold and silver films to determine whether 
the resonance is molecular, or whether it is an electrical vibration 
of metallic masses, smaller than the light waves, though of the same 
order of magnitude. Further investigations on the dispersion of 
the films and a more careful study with polarised light will doubt- 
less throw light on the matter. Prof. H. L. Callendar afterwards 
showed a “Simple Apparatus for Measuring the Mechanical Equi- 


valent of Heat.” The Society will not meet again until October 
24th inst. 


B. E. T. Club Annual Sports.— On Saturday, the 
5th inst., these sports were held on the Club ground at Shepherd's 
Bush, and afforded a most pleasant afternoon, both to the com- 
petitors and to the large and representative gathering of spectators. 
The chief feature of the day was the close competition which took 
place for the handsome challenge cup presented by Mr. Emile 
Garcke; Mr. 8. Humphry was finally successful, with Mr. H. A. 
Stagg asrunner-up. Considerable amusement was derived from the 
potato race, sack race, and three-legged race, as well as from the 
tug-of-war, which resulted in an easy victory for the engineering 
department. At the close of the day the prizes were distributed 
to the successful competitors by Mrs. Garcke, to whom a beautiful 
bouquet was presented. The proceedings terminated with a hearty 
votes of thanks to Mrs. Garcke, and to the honorary secretary 
(Mr. H. A. Stagg) for the energetic manner in which he had 
organised the sports. Cheers were also given in honour of Mr. 
Sydney Morse for acting as referee, and a race ensued between 
the spectators for the first tram home. 


Exhibitions.—The 7imes says that the great exposition 
at St. Louis is delayed for a year, but itis proposed to hold in May, 
1903, an international exhibition at Manchester. There will be 
room for the world’s latest inventions in machinery, scientific 
research, aerial navigation, education, photography, agriculture, 
mining, and other industries and the fine arts. The promotion is 
in the hands of exhibition experts, and already plans and designs 
have been drawn out. If the scheme develops as planned, the 
larger portion of the profits will be handed over to the local 
charities, and more especially to the hospitals. 


Electrical Exhibition at Brighton.—The electricity 
department at Brighton is arranging an electrical exhibition to 
remain open from October 4th to 18th. Firms who wish to exhibit 
will find a few particulars in our “ Official Notice " pages to-day. 


Society of Arts.— The Council have awarded the 
Society’s silver medal for the following papers read before the 
Society during the session 1901—2, to Prof. George Forbes, F.R.S., 
for his paper on Range Finders”; to Mr. E. Price- Edwards, for 
his paper on “Sound Signals," and to Mr. J. Clifton Robinson, for 


his paper on “Electric Traction: London's Tubes, Trams and 
Trains." 


Electrical "Volunteers.— The Electrical Engineers 
(R.E.) in Pretoria sent & detachment to represent the corps at 
the military thanksgiving service held there on June 8th. We 
have received from Wm. Holmes, C. S. M., E.E., a photo of the 
men parading for the occasion. 


New Electrical Factories.— There are many statements 
in circulation at present regarding proposals to erect new electrical 
factories in this country. As stated in our Business Notices” to-day, 
the Electrical Company, Limited, has resolved to adopt this course. 
We also further learn from an evening paper that several experts, 
acting on behalf of a French engineering company, have been 
inspecting various sites in Trafford Park, Manchester, with a view, 
ıt is stated, of acquiring a suitable plot of land on which to erect 
large electrical engineering works. 


Telephone Exchange Burnt Out.—On Wednesday 
evening the London Wall exchange of the National Telephone 
Company was completely wrecked by fire. We understand that prac- 
tically the whole of the apparatus, which was of the most up-to-date 


description, was destroyed, and 3,000 subscribers are temporarily 
cut out of service. 


Pump Motors.—In our description last week of the exhibit 
of the Edwards Air Pump Syndicate at the Tramways Exhibition, the 
three-throw pump in question is driven by a Bruce Peebles motor, 


but in the block which accompanied the notice a Lundell motor 
was shown. 


Appointments Vacant.— Chief lectnrer in physics 
and electrical engineering at £250, also chief lecturer in mathe- 
matics at £160, for the Belfast Municipal Technical Institute; 
clerk of works for Erith electricity supply works; teacher of elec- 
trical engineering, &c., for the Wolverhampton Technical School ; 
mains superintendent for the Croydon electricity works (£160). 


The Tramways Exhibition.—Those who have not already 
made an opportunity for studying the excellent collection of 
electric traction exhibits at the Agricultural Hall, should remember 
that the Exhibition closes to-morrow (Saturday) evening. 


Personal.—Mr. C. T. Fleetwood, superintending engi- 
neer of the Post Office metropolitan district, has retired under the 
age limit. The St. Martins Le Grand for July, in an appreciative 
notice of his work and career, says that Mr. Fleetwood entered 
the service of the Electric and International Telegraph Company 
in 1854 as a telegraph clerk in the south-western district. In 1866 
he was removed to Stafford, with the title of sub-inspector, and 
given charge of the North-Western Railway telegraphs, including 
the signalling apparatus. He did not remain at Stafford for many 
years, a3 in 1868 he was brought back to London, made an inspector, 
and placed in the instrument galleries of the Electric Telegraph 
Company, in Telegraph Street, where he gained the experience that 
erabled him to carry out the work of concentrating the systems of 
tte various telegraph companies, and making provision for the 
large increase of circuits attending the transfer of the companies 
to th» Post Office in January, 1870. Subsequently he was sent 
in 1873 to the new building at the corner of Newgate Street, now 
known as G.P.O. west, to supervise the wiring, and to make all 
necessary preparations for the transfer of the whole of the 
circuits from the central station in Telegraph Street to the present 
station. It was decided to effect the transfer at 10 p.m. on a 
Saturday night, without any interruption to 75 working circuits. 
These circuits were transferred within the space of seven minutes, 
and work was carried on as smoothly as if nothing unusual had 
occurred. The whole of the other circuits with apparatus were 
completely transferred by 4 o'clock the following morning. For 
the excellent manner in which the change was effected he received 
special commendation from the then Postmaster-General (Lyon 
Playfair). In the following year he was entrusted with the charge 
of the whole underground plant of the Metropolitan District, con- 
sisting of buried wires and pneumatic tubes; and during the 
next few years he personally supervised the large extensions of 
underground wires and pipes to Hounslow, Uxbridge, Barnet, 
Wanstead Flats, Bromley and Raynes Park. In 1887 he was 
promoted to be assistant superintending engineer, London, and on 
the retirement of Mr. H. Eaton, in 1894, was made superintending 
engineer. 

Mr. William L. King, of 255, St. Vincent Street, Glasgow, announces 
that he has given up his Glasgow business to take up the manage- 
ment of the electrical department of Messrs. A. W. Penrose & Co., 
109, Farringdon Road, London. 

At the Hotel Victoria, Southend-on-Sea, on July 4th, Mr. Fred. R. 
Riley was presented with а silver-mounted cigar-case and a 2-ft. 
white ivory rule by the motor-men and conductors of the Southend 
Corporation Electric Tramway on his resigning the post of lines- 
man under the Corporation. 


National Electrical Contractors’ Association 
(Northern Section).—A meeting of this Association was held in 
Sheffield on Saturday, July 5th, when representatives from most of 
the towns in the North were present. The rules of the Association 
were discussed and finally passed, and a scheme for the registration 
of workmen was considered and approved. Matters relating to 
organisation and to amalgamation for certain purposes with 
kindred associations were discussed, and it was reported that the 
local associations had been found of use in many ways. 


THE CENTRAL STATION ENGINEER. 


Mr. F. H. Corson, of Bolton, has been appointed station superin- 
tendent at the Blackburn Corporation electricity works, at a yearly 
salary of £175. There were 93 applicants for the post. 

The Sheffield Corporation Electric Light Committee has decided 
to increase the salary of Mr. 8. E. Feppen, the general manager 
and engineer of the electrical supply department, from £600 to 
£700 per year, as from June 1st last. 

Mr. J. WiLLIAMS has received an appointment as shift engineer 
at the Kelham Island power station of the Sheffield Corporation 
electricity works, at a salary of £120 per annum. 

Mr. F. T. PAINTER, who has resigned the position of chief 
assistant engineer to the Windsor and Eton Electrical Installation 
Company, has been presented by the staff with a silver-mounted 
dressing bag. He is succeeded by Mr. T. Prowriaut, of Brackley. 

Mr. J. E. Epmunpson has resigned his position as resident 
engineer to the Angus Electric Light Company, Limited, Brechin, 
to take up a position with the Electric Supply Company, Limited, 
at Camborne, Cornwall. He was presented with a handsome eet of 
solid silver and ivory fish knives and forks by the staff and directors 
of the Angus Company as a souvenir of his tenure of office in that 
district. Mr. H. Drxon, lately assistant at Motberwell, has been 
appointed to succeed him at Brechin. 

The Glasgow Corporation has increased the salary of Mr. W. J. 
POOLE, assistant engineer, to £250 per annum. | 

The Newport Borough Council at its next meeting will proceed 
to the appointment of a borough electrical engineer. Two names 
were selected by the Committee to recommend to the Council, but 
one gentleman has withdrawn his application, leaving only Mr. 
Wigan. BisHop, who at present occupies a similar position at 

an. 

Rotherham Town Council, on July 2nd, sanctioned the increase 
of the salary of the electrical engineer, Mr. E. Cross, to £250 per 
year, and that of the assistant engineer, Mr. WILLIAMS, to £120. 

Mr. G. W. SYKES, assistant engineer at the Blackburn electricity 
works, has been appointed shift engineer to the Hull Corporation 
electricity department at the Sculcoates Lane generating station. 
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NEW COMPANIES REGISTERED. 


New Century (Forelgn) Arc Light Co., Ltd. (74,085).— 
This company was registered on June 17th, with a capital of 410,000 in £1 
shares, to carry on the business of an electrio light company in all its branches, 
to construct, fix and lay down cables, wires, accumulators, lamps and works, 
to generate, accumulate and supply electricity, to manufacture machinery and 
apparatus, £c. The first subscribers (each with one share) are :—W. Brider, 
43, Appach Road, Brixton Hill, B. W., clerk; B. Blewitt, 22, Grove Road, 
Wanstead, law student; H. W. Gladwin, 86, Leadenhall Street, E.C., 
contractor; C. R. Cross, 13, Lancaster Road, Hampstead, clerk; W. C. Criok, 
6, Billiter Square Buildings, E.C., artioled clerk; J. H. Oliver, 2, Beresford 
Road Villas, Park Terrace, Southend-on-Sea, accountant: and A. Mason, 
Westbury, Epping, solicitor. No initial public issue. The first directors (to 
number not less than two nor more than seven) are to be appointed by the 
subscribers ; qualification, £100; remuneration, £100 each per annum (£200 for 
the chairman) and 95 per cent. of the surplus net profits after 10 per cent. 
dividend is paid, divisible. Registered office, 28, Victoria Street, 8. W. 


Electrical Instruments Syndicate, Limited (74,131).— This 
company was registered on June 21st, with a capital of £2,000 in 1,500 preference 
shares of £1 each and 2,000 ordinary shares of 5s. each, to enter into an 
agreement with L. J. Aron and J. W. Flower, to acquire and turn to account 
any patents relating to the production, storage, utilisation of electricity, and to 
carry on the business of makers of gas and electricity, meters, motor cycles, 
seam condensing devices, water softening devices, and electric lamps, instru- 
ments, switches, cut-outs and accessories, electrical and general engineers, 
electricians, &o. The first subscribers (eachgwith one ordinary share) are 
E. W. Hopton, 27, Haverhill Road, Balham, S.W., clerk; F. Hopkins, 29, 
Hebron Road, Herne Hill, shorthand writer: A. C. Worman, 25, Shepherd 
Street, Plaistow, clerk; H. E. Hill, 182, Leander Road, Brixton Hill, S. W., 
cashier; R. M. Albery, Bridge Road, Chertsey, Surrey, gentleman; M. Murphy, 
$1, Victoria Road, Chelmsford; and F. Howard, 66, Dighy Road, Finsbury 
Park, N., clerk, No initial public issue. Table А” mainly applies. 


English Power Co., Ltd. (74,189). — This company was 
registered on June th, with a capital of £100 in £5 shares, to mnnufacture, 
sell and purchase plant and machinery used in the creation or application of 
any motive power, particularly compressed or heated nir and electricity and 
heated water, and especially in the application of all or either of these or other 
motive powers (including the ignition of petrol) to the haulage or propulsion of 
p trucks and passenger vehicles, to adopt an agreement with the Pioncer 

wer Co. to equip, maintain and work any train or railway or other system 
of vehicular communication, to construct tramways, licht railways, loca- 
motives and rolling stock, &c. The first Subscribers (each with one share) 
are :— 8. H. Hood, 8, Aubery Road, Campden Hill, Kensington, W., solicitor; 
Т. G. Harris, 67, Basinghall Street, E.C, C.A.; J. E. Goldsmith, 7, Btepney 
Green, Mile End, gentleman; W. Dale, Park View, Hoddesdon, Herts, 
gentleman; J, N. Kerhan, б, Central Hill, Upper Norwood, solicitor; G. L, 
Lyons, 70, Cornhill, E.C., gentleman: and W. J. Welch, 70, Cornhill, E.C., 
gentleman. No initial public issue. Minimum cash subscription (should any 
increased capital be offered to public), £350,C00. The number of directors is 
not to be less than three nor more than 11; the subscribers are to appoint the 
first; qualification, £10. 


British Railway Traffic and Electric Company, Limited 
(74,237).—This company was registered оп July 4th, with a capital of £100,000 in 
£1 shares, to acquire, manufacture, produoe, sell, hire, let, and turn to acconnt 
railway plant, equipment and requisites, including cars, carriages and wagons 
locomotives, tenders, motors, motive or motor power, including electricity, and 
all machines, apparatus and carriages connected therewith or propelled thereby, 
to undertake the construction and equipment of light and narrow gauge rail- 
ways, and to carry on the business of electrical, mechanical and general ongi- 
neers and contractors, dealers in wires, cables and electrical and other motive 
or illuminant materials and apparatus, makers, melters, forgers, rollers, casters, 

otber metals, constructors of wrought and cast- 
steel work, metallurgists, contractors for and builders of railways, tramways, 
docks and other works, shipbuilders, shipowners, shipbrokers, general mor- 
chants, &c. The first subscribers (each with one sharc) are :—H. J. Spinks, 56, 
Westwood Road, Seven Kings, Essex, clerk; C. W. Morgan, 110, Croydon 
Road, Anerley, 8.E., accountant; H. C. Clarke, 51, Kilmorie Road, Forest Hill, 
SE. clerk; B. Young, 68, Fullerton Road, Wandsworth, S.W., clerk; W. 
Thompson, 44, Ferndale Road, Leytonstone, clerk; J. Т. Kennelly, 74, Lebanon 
Gardens, Wandsworth, 8.W., gentleman; and P. Hardcastle, 99. Millington 
Road, Stoke Newington, N., accountant. No initial public issue. The number 
of directors is not to be less than three nor more than seven; the subscribers 
are to appoint the first, 


Beveridge, Limited (5,134).—This company was registered in 
Edinburgh on July 8rd, with a capital of £3,000 in £1 shares, to acquire the 
businesses carried on by Beveridge & Co., electric and Las engineers, of 1953, 
Argyle Street, Glasgow, and Walker Bros., Lindsay & Co., electrical engineers, 
of 116, Bothwell Street, Glasgow, and to carry on at Glasgow and elsewhere the 
business of warehouse, shop and house fitters, electric and gas enginecrs in 
all its branches. The first subscribers (each with one share) are: - W. K. 
Beveridge, 11, Jamaica Street, Glasgow, electrical engincer ; W. Walker, 114, 
Bothwell Street, Glasgow, electrical engineer; A. Lindsay, 116, Bothwell Street, 
Glasgow, electrical engineer; J. Chalmers, 129, St. Vincent Street, Glasgow, 


to acquire the business of A company of the same name (incorporated in 1893), 
00 adopt an agreement with the said old company and its liquidator, and to 


supply and general engineers, enginecrine agents, manufacturers of and dealers 
in steam engines, boilers, cranes, lifts, hoists, agricultural impleinents, 
синет and the like, tool makers, brassfoundera, millwrights, machinists, 
ikar and steel converters, smiths, &c. The first Bubseribers (each with one 
6 Are: — W. Pitt, Lansdown Grove Lodge, Bath; P. K. Stothert, 
Hall бы Bradtord-on-Avon, Wilts; D. Carpmacl, Little Thurrock 
J H. Gul Essex, gentleman ; Mrs. R. J, Pitt, Lansdown Grove Lodge, Bath; 
Ville 10 7 Enmore Villas, Old feld Park, engineer; T. R. Gill, 16. Livingstone 
nildj field Park, Bath, Secretary; and E. Carpmael, 24, Southampton 
BU et ol Chancery Lane, W.C., agent. No initial public issue. The 
other. . о roles than 3 nor more than 7; the first are P. К, 
- * б e 8 : Hn А A В 

Newark Foundry, Bath. arpmael and T. R. Gill. Registered office, 
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OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


1 . 
se, Const of America Telegraph Company, Limited 
ман pe. is company's annnal return was filed on May 21th, when 45,008 
£2105. NM taken up out of & nominal capital of £182,520 in 53,008 shares of 
£3 ri share has beon called up on eight shares, resulting in 


he receipt of £90 £ | 
е 1 Ч h Я А * 
nd charges, £170,000, 500 is considered as paid on 45,000 shares, Mortgages 


4 * 

Neweastle-upon-Tyne Electrie Supply € ompany, Limie 
(27,997).—-This company's annual return was filed on March 22nd, w е7 1101 
ordinary and 80,000 preferenco shares were taken up out of в nomina 2 : 
of £300,000 in 80,000 ordinary and 30,000 preference shares of £5 cach. £5 ре 
share lias been called up on 17,922 ordinary aud 20,000 preference sharcs, | í 
£3 per share on 11,000 ordinary and 6,250 preference, resulting in the receipt o 
£239,901 (including £15,791 paid in advance). £23,560 is considered 15 00 on 
962 ordinary and 3,750 preference shares. Mortgages and charges, £116,400. 


CITY NOTES. 


Callender's Cable and Construction Company. 


THE ordinary general meeting of the shareholders of this company 
was held last Friday at Hamilton House, Victoria Embankment, 
W.C., Mr. Henry Drake (chairman) in the chair. 

The CHA1RMAN, in proposing the adoption of the report, said he 
thought the shareholders would consider the result of the past year's 
working satisfactory. The competition in the company’s business 
had been ag keen as ever, but, notwithstanding that, the accounta 
showed a larger profit than ever before. The amount standing to 
the credit of the profit and loss account was £71,978, and after 
paying the interest on the debentures, the dividends on the pre- 
ference shares, writing down for depreciation of plant апа machinery 
and carrying £3,000 to the machinery renewal fund, they had an 
available balance of £58,621, including the amount brought forward 
from last year's account. That eum they proposed to deal with in 
the following manrer:—To pay a dividend on the ord inary shares 
of 10 per cent., together with a bonus of 58. per share, making a 
total of £22,500, or at the rate of 15s. per share. They also pro- 
posed to pay a special bonus of 5s. per share, and to carry forward 
to next year's account the sum of £28,622. It would be observed that 
the various distributions to the shareholders meant altogether a sum 
at the rate of £1 persbare, equal to 20 percent. They had a reserve 
fund of £100,000, and it could bave been increased to £120,000, but 
it was thought better not to put the extra £20,000 to reserve, but to 
carry it forward. Thcir reserve account was now a very substantial 
one, and could for the present remain at its present figure. Since 
they last met they bad increased their purchase of land at Erith by 
16 acres. The opportunity had presented itself, and the directora 
thought it was advisable for them to purchase the land. They had 
now 45 acres of landat Erith. An additional advantage accrued 
by buying that land in that it not only increased the value of what 
the company had already in possession, but it also enabled them to 
keep off other firms from erecting factories there. They would 
notice tbat the ordinary capital was being increased by £25,000, 
whi^h was not a very large amount, and was not sufficient for the 
growing demands that were put upon the company. The directors 
had sent out a notice to the debenture holders in order to make a 
further issue of debenture stock. It was proposed to issue £110,000 
more debenture stock, which would all go for the ordinary working 
of the company. The shareholders bad been informed that the 
negotiations for the amalgamation of that company with 
Messrs. Henley's Telegraph Company had fallen through, and he 
ventured to think that the accounts put before them had not been 
interfered with by those negotiations having proved unsuccessful. 

Major W. M. MACKENZIE seconded the motion. 

Mr. T. О. CaALLENDER supported the motion, and said he thought 
the balance-sheet spoke fairly well for itself; and in spite of the 
very serious competition that bad existed in their trade, not only 
amongst the English manufacturers, but also amorg their foreign 
friends, that company had been able to hold its own and was 
making substantial Progress. As regarded the way in which they 
kept up the value of their property, he could assure them that it 
was thoroughly well maintained. He felt sure that there was 
no factory in this country which could beat them in modern 
appliances or completeness in equipment. He had no doubt the 
company would b» able to hold its own against whatever competi- 

tion might come along. He thought it waa only right to tell them 
that there was serious competition to be faced, and the directors 
were doing everything necessary fo fight aga‘nst that competition, 
The amount of work done by the company during last year had 
been very satisfactory, but they had, of course, suffered like most. 
cable manufacturers from fhe serious fall in the price of 
copper. The company was supported by a most excellent staff 


Heplying to questions by certain shareholders, Mr. CALLENDER 
said that in respect to the increase of the general expenses of the 
company, it must be borne in mind that they must necessaril 
increase very considerably in the future, but in comparison to the 
profits of the company they would diminish. It was а position 
they had to face, and which they conld not possibly avoid, if taey 
wished the company to Progress. In regard to the large amount of 
debtors, which were considerably more than last year—viz 
£370,000—it had been previously explained that their business was 
almost entirely with Government oflices, municipalities, &c., who took 
an undue time to pay their accounts. Respecting the amalgamation 
negotiations whicb had taken place between themselves and the 
Henley Telegraph Company, he thought he could best answer that 
question by adopting the remarks made on the Subject by the 
chairman of the other company recently; ns that was not the best 
time to discuss euch a matter. He could only say with him that 
the door had not been slammed but only partly closed. 

The report was adopted. ` 


— — — 
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West African Telegraph Company. 


THE ordinary general meeting of the shareholders of this company 
was held on Thursday last week at the offices, Electra House, the 
Marquis of Tweeddale presiding. 

In proposing the adoption of the report, the CHAIRMAN eaid the 
gross revenue for the year ended December 31st, amounted to 
£75,554, or a decrease of £6,014, compared with tbat for the 
previous year. It was found on analysing the revenue that the 
principal decrease wasin the South African joint purse receipts, the 
Government and Press traflic during that period not having been so 
heavy as it was during the early staves of the war. However, now 
that peace had been established, the directors looked forward with 
confidence to a considerable increase in commercial business, more 
especially when the great resources of the country had been 
developed. The other classes of traffic showed a satisfactory 
Increase, and the Portuguese exchange having been more favourable 
during the year, the loss on that account had been about £2,000 less 
than in the previous year. The total working expenses for the year 
1901 amounted to £20,674, being £286 more. The expenses 
attending repairs and renewals of cables amounted last year to 
£17,721, as against £9,035 in 1900. Unfortunately, there had 
been heavy expenses in connection with . the repairs to 
their cables, especially the Bolama piece and the San Thomé- 
Loanda cable. The directors had included in the revenue 
a further sum of £12,000, in respect of the French 
subsidies due for last year, but which had not been paid, and they 
had transferred a similar amount from the general reserve fund to 
a special fund for subsidy unpaid by the French Government. It 
was desirable that it should be made perfectly clear to the share- 
holders that. although by including in the revenue the French 
subsidy for the year, £13,000 had been placed to the general reserve 
account, yet only £1,000 of that amount would actually be added 
to the fund, as 412,000 had been transferred from the general 
reserve fund to a special fund against the subsidy which was due 
from the French Government for last year, and which would not 
now be paid by them under the conditions of the agrcement which 
had been entered into with them. Since the date of the accounts 
they had received the first instalment of £112,000 due from the 
French Government on account of cables purchased by them. The 
cash received from the French Government would be principally 
devoted to the repayment of the outstanding mortgage debentures. 
Should, therefore, their receipts be maintained, the company would 
be in a better financial position, inasmuch as the £24,000 which 
had hitherto been required annually for interest on and redemption 
of 5 per cent. debentures would be saved. Arising out of the 
agreement with the French Government, however, the company 
had to lay a new cable between Bathurst and Bissao, a distance of 
about 213 knots, and in conjunction with the African Direct Tele- 
graph Company, one between Kotonon and Lagos, a distance of 
about 65 knots. They had also to carry out certain works in connec- 
tion with the joining up of the different sections taken over by the 
French Government to meet the latter's requirements, aud in order 
to maintain the through line to the Cape, vid Loanda. At the 
present time it was not easy to state how much that work would 
cost, but it would probably amount to about £40,000, The directors 
had not yet decided how that exp-nditure would be met, but full 
details would appear in next year's accounts, when all those out- 
standing matters would have been finally dealt with, and the 
financial position of the company would be more clearly under- 
stood. 

Sir J. DEN1IsoN PENDER seconded the motion, and the report was 
unanimously adopted. 


The Electric and General] Investment Company. 


Mn. GkoncE HERRING presided on Thursday last week at the 
thirteenth ordinary general meeting of the shareholders of the above 
company held at Winchester House. 

In moving the adoption of the report, the CHAIRMAN said as 
regarded the accounts, the item of capital needed no comment. 
On the other side investments stood at their ccst £222,670, and 
he had hitherto always been able to say that they were worth more 
than they appeared at in the balance-sheet. But this time at the 
present market value, they were within a fraction of what they 
were stated. Profit and loss account showed that the preference 
dividend took £5,970 from the profits. The gross profits for the 
year amounted to £32,0C0, and the net profits, after making pay- 
ment for preference and oher charges, the net profit amounted to 
£20,470 8s. 9d. Turning to the report, it would be seen that the 
directors proposed to carry £10,470 8s. 9d. to the contingencies 
account. He did not wish them to think that in putting aside that 
sum that they were keeping back anytbing from the shareholders. 
The compa: y was paying a fair dividend, and they wished to try 
and strengthen the business in vit w of the fact that their securities 
were nct above cost price now, and be hoped they would all agree 
that they should strengthen their position by keeping that back. 
On tte feunders’ shares there was a payment of 450 per share. 
Although that £50 was absolute dividend, they could not say the same 
of the extra £10 which it was proposed to pay out of the founders’ 
share reserve fund. Не thought they had a right both 
on that aide of the table aud on tbe other sideto do a little boasting 
in regard to the progress of the company. The company was 
started in 1590, when they first paid 10 per cent., aud they had 
gradually grown up, and io the course of 11 years they had paid 
728. on the £1 share. During that time they had promoted 24 
companies, and out of those companies there had not been one single 


failure. They were all more or less flourishing, and they were all 
paying dividends, and he did think on that particular point they had 
a right to boast. They had enough money and a very good position 

and therefore he saw no reason why they should pot go on progress- 
ing in a similar manner to that of the past. He would remind them 
that their protits were not derived entirely from promoting com- 
panies. They, of course, received a certain sum of money on that 
account, but the principal amount which they derived was when one 
of the companies proved to be a success, they sold it at a premium, 
and thereby increased their profits. There was another point he 
wished to mention, and that was, at the present time their trustees’ 
fees were nearly sufficient to pay all their expenses, and the divi- 
dends on their securities which they held were nearly sufficient to 
pay their preference dividends, so that, if the company did no 
further business this coming year, they would have nearly sufficient 
to pay the preference dividends and their expenses. 


Mr. J. BRAITHWAITE, jun., seconded the motion, and the report 
was adopted. | 


Greenwood & Batley, Ltd. 


Mr A. GigENwOOD presided at the annual meeting of this com- 
pany, held at 16, Gt. George Street, S.W., last Saturday. Having 
referred to the satisfactory character of the year's working, he said 
thatsteady progress was being made in the extension and develop- 
meut of the electrical department, which fully justified the antici- 
pations which bad been made in regard to it. He looked forward 
with confidence to further developments in this direction. The 
De Laval steam turbines were being introduced for many purposes, 
especially for electrical generating purposes. The board had added 
another £10,000 to the reserve fund, making it £30,000. "The item 
„ suspense account" was simply a balance of profit, in connection 
with the De Laval business, which, although earned, was not re- 
ceivable during the period under review. "The English De Laval 
Steam Turbine Company was practically part of their business, but 
because of the interest held in it by the parent Swedish company 
the accounts were kept separate. 
The report was adopted. 


Edmundson's Electricity Corporation. 


THE directors’ report for the year ended March 31st, 1902, reads as 
follows :— 


The directors beg to submit their fifth annual report and statement of 
accounts. Including the sum of £2,201 19s. ld. brought forward from last year, 
the net profit, after payment of debenture interest, amounts to £80,962 188. 9d., 
which, together with the premiums received on new issues of shares and 
debenture stock, amounting to £6,807 6s. dd., makes a total of £87,770 Os. Id. to 
be dealt with. After deducting dividend on the preference shares, paid and 
accrued, amounting to £6,701 4s. &d., and an interim dividend at the rate of 
5 per cent. per annum on the ordinary shares, amounting to £4,437 10., there 
remains a balance of £26,631 58. 5d., which the directors recommend should be 
appropriated as follows :— 

To a final dividend on the 35,500 ordinary shares at 
the rate of 9 per cent. per annum, making 7 per 
cent. forthe year. - vs T i .. £7,987 10 0 
To dividend at the rate of 7 per cent. on 10,000 ordinary 


shares issued in October, 1901 .. Ei 85 889 11 8 
To dividend of 7 per cent. on 4,500 defegred shares 1,575 0 0 
To be added to reserve fund .. ys AR 29 10.000 0 0 
Leaving to be carried forward to next account.. 6,179 8 9 

£26,631 5 5 


Since the last report a central station at Newport, Isle of Wight, has been 
opened, and powers have been obtained for electric lighting at Ryde, Cowes, 
and Ilfracombe. The undertaking of the Woolwich (District) Electric Light 
Company, Limited, in which Edmundson's Klectrictty Corporation has & con- 
siderable interest, has been sold to the Corporation of Woolwich upon terms 
which will allow of a return of upwards of £2 a share to the shareholders of that 
company. It is intended to complete the sale during the present year. The 
shares in the local companies in which the Corporation is interested have been 
taken in the balance-sheet at cost price, with the exception of Woolwich, 
which have been taken at par (£D. During the year 10,000 preference shares, 
10,000 ordinary sbares, and £10,000 debenture stock have been issued. | One of 
the directors, Mr. W. B. Hopkins, retires by rotation, and is eligible for 
re-election. 


The fifth ordinary gencral meeting of the shareholders of this 
compauy was held on Thursday last week at the offices of the 
corporation, Broad Sanctuary Chambers, Tothill Street, West- 
minster, Mr. Francis Gripper in the chair. 

In moving the adoption of the report, the Cuaraman said in the 
absence cf their chairman, who, he was sorry to say, had been pre- 
vented by illness from attending there that day, and who had asked 
him to apologise to them for his unavoidable absence, he had to ask 
them to approve of the report and accounts which had been laid 
before them. He was glad to believe that they would think them 
satisfactory. The profit for the year, after paying iuterest on 
debentare stock, and with the balance brought forward from last 
year, amounted to £30,962, which was £6,000 more than last year. 
After providing for dividend эп the preference shares, and for the 
ioterim dividend on the ordinary shares which was paid in January 
last, and adding an amount of £6,407 which had been received ав 
premiums on the issue of shares and debentures, there remained а 
sum of £20,031 to be dealt with. The directors recommended that 
£ 0,000 should be carried to the reserve fund. They also recom- 
mended that a dividend at the rate of 9 percent. per annum be paid 
ou the ordinary shares for the half-year ending March 31st, making 
a total dividend of 7 per cent. for the year. They recommended 
that a dividend at the rate of 7 per cent. per annum be paid upon 
the ordinary sbares issued in October last, and a dividend of 7 per cent. 
upon the deferred shares. These dividends would require the sum 


ET 


4 
as 
a 


3572922222224 PE 


22a: Add. ссн 
7b 


THE ELECTRICAL REVIEW. 


Yol. 51, Мо. 1,295, Тш 11, 1902. 
2c gi d i — nd 


of £10,452, leaving £6,179 to be carried forward to next year's 
account. It would be seen by the balance sheet that during the 
past year £100,000 of new capital had been issued, and £40,000 of 
debenture stock. That had been principally required for the 
extension of existing works, and for carrying out new works in 
connection with the Urban Electric Supply Company, which was 
their largest subsidiary company. The Urban Company had made 
satisfactory progress during the year, and the works at Twicken- 
ham, Weybridge, Godalming, Stamford and Hawick had already 
eosmunenoed to supply current. In their contracts with the 
Urban Company, they bad agreed to work their various under- 
takiogs for a term of years, guaranteeing a minimum dividend 
of 5 per cert upon the capital of the urban company, and the 
directors were quite satisfied that these contracts would prove to be 
véry beneficial to the company. The principal item on tbe other side 
of the balance-sheet was that of investments and advances to sub- 
sidiary companies amounting to £512,102, which was £160,000 
larger than last year. The difference represented outlay upon the 
Urban Company and other new works, and extensions to existing 
works. The greater portion of that outlay had not, of course, bad 
time to become remunerative, and accounted for the interest 
received from their investments b:ing not very largely in excess of 
last. year—£12,756, against £11,108, but that item would increase 
from year to year. As in previous years, all the shares which they 
held in sabsidiary companies had been taken at cost price, with the 
exception only of those in the Woolwich Company which they had 
this year taken at their раг value. As their chairman mentioned in 
bis speech last year, the Corporation of Woolwioh had purchased 
their Woolwich undertaking, aud they had been working it on their 
bebalf until the necessary Parliamentary and other formalities 
could be completed. These were now practically finished, and they 
expected that the sale would be completed within the next few 
months, and that the return made upon the £1 shares would be con- 
siderably over £2. In the current year’s accounts there would be a 
large profit arising from this sale. Very satisfactory progress had 
been made in the working of their various stations; in some cases 
the progress having been exceptionally good, showing that the use 
of electric light and power was becoming more and more an every- 
day necessity instead of a luxury. Since the last meeting, the 
company had opened a new station at Newport, in the Isle of 
Wight, and had also obtained powers for lighting Ryde and Cowes, 
{бав practically completing the whole of the Isle of Wight 
which they should light from their three existing stations, with the 
addition of a new station at Ryde now being built. They had been 
in negotiation for valuable contracts for erecting electric lighting 
works for several local authorities on somewhat new terms, the 
loca] authorities finding the necessary capital for constructing the 
works and afterwards leasing the works to them for a term of years 
upon favourable conditions. They had entered into contracts on 
these lines at Hamilton, in Scotland, and Dorking, and two or three 
other places would, they expected, shortly be settled. The directors 
hoped to extend this class of business, which admitted of addi- 
tional profit being made without adding to the capital commitments 
of the company. They had carried out a large number of private 
house installations during the year, and that department of their 
business continued to maintain its importance, notwithstanding 
the. increase. of competition which they found from local 
authorities. 

Mr. W. R. Davies seconded the motion, and said he had especial 
pleasure in doing во, because he was able once more to tell them as 
a non-technical man, and having nothing to do with the technical 
management of the company, that he was more than satisfied with 
the way that their electrical engineer, Mr. Gripper, carried on the 
business of the company. The best proof of that was the rapid 
growth of the company’s business in the lighting of the towns. 

The report was adopted. 


—— 


Rand Central Electric Works, Ltd. 


Sin C. Rivers WiLsoN presided at the annual general meeting, 
held at Winchester House on Tuesday. In moving the adoption of 
the report, he said that after a long interval of anxiety and loss, 
the company had at last emerged into а period which, he hoped, 
would prove a prosperous one. Duriug the period of enforced 
idleness, the staff was employed in improving the plant. In the 
balauce-sheet, the suodry debtors, £5,963, mainly consisted of 
amounts due forthe supply of current to various mines, and to the 
Johannesburg town and railway, prior to the British occupation. 
The item in suspense, £1,460, represented the indebtedness of the 
late Transvaal Goverament. for power supplied in connection with 
the Robinson gold and slimes plant. The claims against the Im- 
perial Government were for repairs to plaut damaged by the Boers, 
amounting to £2,358 ; the cost of military protection, £1,265; sundry 
aud incidental items, £100; and £1,500 deposited with the late 
bvaal Government as caution money. With regard to the 
damage to the plant, he mentioned that the completion of the 
repairs had recently been effected, but the total cost was not yet 
known The company were in the position of having a deficit of 
£25,231, against which they had a special reserve of £4,722, which 
had been applied in reducing the deticit to £20,509. Ample pro- 
Won had been made every year for depreciation. Не bad every 
expectation that the company were going to benefit by the improved 
state of affairs in South Africa, but before they could do so tothe 
full they would have to deal with the deficiency and liquidate the 
past, Speaking of the busivesa, he said that their customers in- 
claded the Johannesburg Municipality, aud they had contracta in 
ERE of two stations on the railway —XElandsfontein and Johannes- 
W. They also supplied power to 10 mines and to various minor 


industries, including chemical works. The board had grounds for 
hoping that as the contracts expired they would be renewed on 
favourable terms; failiug that, he thought there could be no doubt 
of the disposal of the whole of their power to new customers. Jt 
bad been considered wise to modify the company's tariff, aud he 
believed that the new scheme would work well. 

Mr. C. GonRissEN seconded, and stated that the new tariff was 
6d. a unit for the first two hours, with a minimum payment of 303. 
a month for each kilowatt inetalled; for every additional hour the 


charge was ld. a unit. 


Chili Telephone Company. 


THE report of the directors to be submitted at the general m eting 
to be held on 17th inst. says that :— 


The aggregate number of subscribers at all centres for the year ended March 
81st, was 4,981 as compared with 4,723 at the beginning, or a zain of 259 for the 
year. The gross revenue in Chili from all sources was: —In 1901-2, 75, J. 0. in 
1900-1, 68 1,170 an increase of x75,969. The expenditure in Chili was: In 
1901-2, 65,776, in 1900-1, 317, 118, an increase of zl*,363. 7 he net income In 
Chili from all sources was: —- In 1901-2, «393,352, in 1990 1, «335,757, an increase 
of $57,605 The average rate of exchange for the year was 14°М5Ч., as compared 
with 16°65d. in the previous year, giving a decrease for the year of 1501. Con 
verted into sterling at these rates, the tigures given in the preceding paragrnph 
are:—In 1901-2, £24,310, in 1900-1, £23,790, an increase of £1,050. The liquid 
assets and liabilities in Chili on March 31st, 1902, were valued at Is. 14d., the 
current rate of exchange on that day, as compared with 18. 54. at which they 
were valued on the corresponding date of the previous year. The decrease 1n 
the value of the liquid assets over liabilities in Chili due to this fall in exchange 
amounts to £986, which has been charged to reserve. The balance to the 
credit of the revenue account, including £2,680 broucht from the previous year, 
is £21,720, of which £7,986 has been carried to reserve for depreciation and 
renewals. The directors recommend the payment of a dividend of 5s. per 
share, free of income-tax, being at the rate of 5 per cent. per annum, absorbing 
£11,000 and leaving a balance of £2,733 to be carried forward. During the year 
the capital outlay in sterling was 4918. The total mileage was: On March 
81st, 1902, 8,754 miles, 527 yds., on March 3lst, 1901, 4,501 miles, 518 yds., an 
increase of 162 miles, 1,739 yds. 


— — — — — 


Electric Construction Company. 


THE report of the directors for the vear ended May 31st last, and 
submitted to the general meeting held yesterday, reads as follows :— 


The net profit ofthe year is £20,196 19s. 11d., and Adding the balance brought 
from last year, £2,853 18s. 2d., the amount available for distribution is 
£23,350 18 
nus directors recommend that this profit be appropriated as 
follows :— 
Dividend at the rate of 7 per cent. per annum on 
the preference shares (to be paid on July 31st 


next) .. ss s не s xi .. £4,894 12 0 
Dividend at the rate of 6 percent. оп the ordinary 

shares (one-half to be paid on July 315% next, 

and one-half on January Bist, 1903) .. 12452 0 0 
General reservefund .. Vs M Н .. 200 0 0 
Balance carried forward to next account.. .. 3,504 6 1 


—— £23,350 18 1 


The general reserve fund will then amount to £32,000. The buildings and 
plant have been thoroughly maintained out of revenue, and £5,000 has been 
credited to depreciation account, which now amounts to 443,000. The contract 
for the electrical equipment of the Islington extension of the City and South 
London Railway, referred to in last report, was completed in the end of last 
year, and the plant bas since been working to the full satisfaction of the 1uil- 
way company. Large machines have also been supplied to the Corporations of 
Leeds, Sheffield, Halifax, Shoreditch, Croydon, Brighton, Devonport, Wolver- 
hampton, and others. Notwithstanding the keen competition in the mauue 
facture of electrical plant, especially during the latter half of the tinancial 
year, the works are fairly supplied with orders, and it is believed tnat the com- 
pany's staff. workmen and plant at Bushbury can turn out electrical machinery 
on as favourable terms as any other establishment. The relations between the 
management and all classes of the employés continue cordial, and in acknow- 
ledgment of zealous co-operation in promoting the company’s interests your 
directors have much pleasure in recommending the distribution among them 
of the usual bonus. The compensation paid under the Workmen's Compensa- 
tion, 1897, Act is for the year £36 13s. 3d. The revenue of the Madras Electric 
Tramways shows a healthy increase, and the development so far during the 
current year promises even a larger improvement. The directors have to 
deplore the death of their greatly estecined chairman, Sir Danicl Cooper, whose 
valuable services to the company for many years your directors zratefully 
acknowledge. It is recommended that the Vacancy at the board be not at 
present filled up. 


wee — — — — — 


Electrical Power Storage Company. 


THE directors' report for the year ended Мау 3let last, presented at 
the general meeting held on Thursday, states : — 


, The profit for the уел", including the balance of £432 9s. 14. brought огул 
is £11,316 28. Hd. This result of the year's trading the directors believe will fie 
satisfactory to the shareholders; and, as they feel Strongly the necessity of 
strengthening the company's reserves, they have carrie | £5,000 from the above 
profits to the reserve fund and £1,000 to the comingent fond. ‘They recon. 
mend the payment of a dividend of 5 per cent. on the ordinar share capital 
which will absorb а further £4,491 H5. Cd. and leave 4851 145. 9d. to be carried 
forward. The buildings, plant, tools, Ac., have been maintained in through 


repair and condition at a co-t of £3,059 15s. Id., whieh sum bas been provided 
out of revenue. The directors have pleasure in recording a continucd increase 
in business, the output having been larger than in ans previous sear. This iy 
especially gratifying, as the increase bas not been contined to one class of «1l, 


the smaller as weli as the larger types, and still more, the batteries desipned 
for the propulsion of electrical Vehicles, baving shared in tlie crow ing 1 
Among the orders. completed during the year hase been some very large n "n 
tracts for public lighting and traction undertakings: „nd the Cirectors TRE 
pleasure in stating that the company enters on a new tnanesal year with its 
order book weil filled. The directors have to annonnce, With dee P regret the 
death of their valued collengue, Sir Daniel Cooper, Вагі, (. C. II. . MUN 
been associated with the company since ibs commencement, аш C 


Eastern Telegraph Company.—The accounts show 
after payment of interest on debenture stock, dividend on the 
preference stock to March 31st, 1902, and the interim dividi nd 
ou the ordinary stock to December 3lst, a balance available sufficient 
to pay a final dividend of £1 5s. per cent., and a bonus uf 12 
cent, both tax free, on the ordinary stock, making a total dili 
rd 7 per cent on that stuck for the year ended March 
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Calcutta Electric Supply Corporation.—The board 
have been compelled, by the rapidly growing demand for electricity 
supply in Calcutta, to order forward a large quantity of materials 
for extensions and for the increase of the mains and feeders. This 
outlay renders it necessary that an itcrease of the capital of the 
company sball be made without delay, and asthe growth of the 
business appears likely to continue fora long time to come, the 
directora have called a meeting for July 18tb, to pass a resolution 
increasing the nominal capital to £500,000 by cresting 60,000 new 


shares of £5 each, and they propose to issue 20,000 of these to the 
shareholders forthwith. 


D.P. Battery Company, Limited.—This company has 
declared a dividend of 15 per cent., against 12 per cent. for the 
previous year, in addition to whieh it has paid debenture 


interest £773, written £1,200 off various items, and carried forward 
£1,000 to reserve. 


Telegraph Construction and Maintenance Com- 


pany.— This company has declared an interim dividend of 128, 
per share. 


Eastern Extension, Australasia, and China Telegraph 


Company.—Interim dividend for the quarter ended March 31st, 
2з. 6d. per share, tax free. 


TRAFFIC RECEIPTS. 


Blackburn Corporation Tramways.—Week ending July 4th, £930; last year, 
£684; increase, £242, Total to date, +19, i125; last year, £16,239; increase, 
£3,189. 

Blackpool and Fleetwood Tramways, — Weck ending July 5th, £762 178. 6d.; 
last year, 4784 118. 2d. Aggregate for half-year ending June goth, 
£9,566 98. Sd.; last ycar, £9,055 18s. 7d. 

Bristol Tramways and Carriage Company.—Week ending July 4th, £5,005; 
last year, £4,872; increase, £193. 

British Electric Traction Company,— The following returns are issued of the 
undertakings of this company for the week ending June 27th :— 


Aggregate. 


| 
| Comparison | No. 


with corres- — MÀ Сри: 
Company, Amount ponding weck - 
| of last усаг. VECS. Amount.| Ine. or Deo. 
— | 3 

£ Е, Е, | £ -£ 

Devonport** .. ра 491 53 — 25 10,345 = 
Dudley— Stourbridge 996 811 — 25 17,819 — 
Gateshead .. . 1,146 454 — 25 17,521 — 
Greenock - Pt. оя |j Ww 614 — xi 11,496 = 
Hartlepool .. 483 232 — 25 5,797 = 
Kidderminster 183 41 = zd 2.821 22 
Merthyr! 200 61 — 254 5.102 648 
Middleton* ; 412 MN cae 184 4.209 i 
Oldham Ashton 738 | 210 — | 25 12.8135 = 
Poole | 94 T E 25 5,745 80 
Potteries 1.765 35 РЕЯ 25 86,150 = 
Southport . 45 276 — 254 | 5,448 — 
Bouth Statfordshiret 1, 009 | 2:34 = 25 19,505 = 
Swansea E3 „ NE. 428 — 25 11,02 — 
Taunton“ ee ee 90 ee — 5 25 | 1,509 = 
Tynemouth§ .. 652 | 191 — 254 | 5,99% = 
Wolverhampton Dist. | 195 | 110 — | 24 | 369 = 

| 


— 


Not in operation last year. + Partly steam. | ( steam. 
only, Comparison from March 19 only. 
only. Comparison from June 26th only. 


Central London Railwax.— Week ending July Stb, £7,196; last year, £6,079; 
increase, £1,117. Miles open, 6. 


City and South London Railwax. - Weck ending July 6th, £2,821; last year, 
41,972; increase, £849. Total to date (I week), £2,821. Miles open, 61; 
last year, 14. 


Dover Corporation Tramways.— Week ending July Sth, £262 3s. £d.; last 
year, 4254 11s. 24d. ; increase, £7 12s. 024. Total to date, £5,314 Os. 5d. ; Inst 
year, £5,108 68s. 3d. ; increase, £205 14s. 2d. Miles open, 3. Car miles 
run, 5,201; last year, 5,082. Number of cars, 11. 


1 Сотрагївоп from April 5th 
fi Comparison from May 8th 


Dublin United Tramways Company.— Three days ending June 90th: — D. U. T. 
Co., £2,319 2s. 8d. ; D. S.). Co, £652 Ils. 6d. ; total, £2,971 145. 2d. Last 
year— D. U.T. Co., 42 A088 Os. Sd.; PD. S. D. Co., 4572 18s. 10d. ; total, £2,660 
Ins. 6d.; increase, £310 14s. 8d. Aggregate to date, £114,104 12s. 2d.; 
last year, £109,597 s. 10d.; increase, £4,507 Ps. 4d. Milenge worked, 46. 
„our days ending July 4th :— D. U. T. Co., 42,267 185. (d.: D. S. D. Co., £512 
185. 6d. : total, 42,810 128. Od. Teast yerr- D.U.T. Co., £2274 35. 91. ; l. S. . 
Co., £570 28. Sd.; 42.844 C=. 5d.; decrease, 433 14s. 5d. Aggregate to date, 
£2,810 125. ; last year, £2,431 3s. 54.; decrease to date, £20 115. 5d 

East Ham 'Tramways.-- Week ending July oth, £458 155, За. ; 
4s. 3d.; increase, £23 115. Od. Miles of track open, 5'. 

11,020; last year, 7,425. Number of cars, 20; last year, 14. 

Glasgow Corporation Tramways.— Week ending July Sth, £12,110 15s. 8d.; last 
year, £12,363 175. Sd. Total to date, £03,467; lastyear, £61,639. Passengers 
carried, 3,326,173; last year, 3,270,799. Car miles run, 250, 020; last year, 
231,315. 

Liverpool Overhead Railway. — Week ending July 6th 
£1,732; decrease, 4137. Miles open, 6 miles 57 chains. 


Sunderland Corporation Tramways. — Week ending July 5th, £1,320; 


year, £1,204; inercase, £116. Total to date (14 wecks), £16,208; 
£14,405 ; decrease, £1, 803. 


* 


last year, £465 
Car miles run, 


» £1,595; last year, 


last 
last year, 


STOCKS AND SHARES. 


Wednesisy VMvening. 
Tux crash in the Kaflir Circus has surprised few who have closely 


followed events in that erratic department for the past few wecks. 
It bas, however, had the usual effect in causing a number of sales 


in other sections of the Stock Exchange on behalf of those operators 
who have been forced to sell something in order to meet their dif- 
ferences on mining sbares. The steadiness of Consols and the 
comparative hardness of Home Rails testify to the inherent 
strength of investment stocks, but the hot weather and lurking 
anxiety even now as to the health of the King are acting as deter- 
rent influences to any marked advance in prices. Money is plenti- 
fulenough, notwithstanding the incidence of the Stock Exchange 
settlement this week, but operators are “playing piano,” to adopt 
a House phrase, until they see whether the account will be 
accompanied by any failures, whispers as to which are inevitably 
circulated whenever a severe fall takes place in any particular 
market. 

Electric Railway stocks maintain their hardy strength. City and 
South London Ordinary marks a substantial rise upon dividend 
anticipations. While the optimiste talk of a distribution at the rate 
of 3 to 34 per cent., the more cautious prophets place their estimates 
J per cent. lower. It is a matter of considerable difficulty to buy 
the stock in any quantity ; £1,000 of Ordinary is regarded as a large 
order. The prior securities are also in request, and the prices of the 
1891, 1896, and 1901 Preference stocks are 131, 1294, and 124 respec- 
tively. Each of the trio carries 5 per cent. interest, and the price 
of the 1901 stock would be higher were there less of the 
“syndicate” block still to be marketed. City 4 per cent. Deben- 
ture stock stands at 1164, a couple of points below Central London 
security of similar character. Whitechapel & Bow 4 per cent. 
Debenture stock is now quoted at 115, and Mersey 4 per cent. 
Debenture at the nominal price of 60 to 70. The Ordinary stock of 
the latter company commands about 16 per cent. in the market, just 
half the price of District. Metropolitan Consolidated is better on 
the week at 844. 

The Brompton and Kensington Company paves the way for hopes 
of satisfactory interim dividends on Electrical Supply shares by 
announcing an interim distribution for the past balf-year at the 
rate of 7 per cent. per annum, the same rate as was declared this 
time last year. The price of the shares remains stolidly at 94, both 
for Ordinary and Preference. Chelsea have hardened }, and 
County Ordinary are up 3, better dividends being hoped for on each. 
Edmundson's Preference at 6} have put on the fraction during the 
week, the report, which appears in another column, being deemed an 
excellent one. The Ordinary, however, have not moved. The only 
decline in the list is shown by County of London Preference, 
despite the rise in the Ordinary shares. Metropolitan 43 per cent. 
Debenture changes hands in the vicinity of 109, and Charing Cross 
4 per cent. Debenture were dealt in a day or two ago at 106. 

Talking about Debenture stock, leads naturally to consideration 
of the high price now reached by the London United Tramways 
security o' that ilk. The current quotation is 108, equal to 110, 
the dividend having been deducted at the end of June. Favourite 
as the stock was in our opinion in these columns when the price 
lay about 104, the present quotation seems quite high enough, and 
it is not for us to discourage the securing of а good profit. The 
fully-paid Preference shares are well maintained about 101, also ex 
dividend, while those with only £7 10s. called up are also quoted at 
i premium. British Electric Tractions show no change on the week, 
although there is a gcod deal of business being done in them. 
Potteries Electric Traction are 9 and 10 for the £10 Ordinary and 
Preference shares respectively, the 44 per cent. Debenture stock 
being called 107 to 110. New General Tractions are 24, and the 
Preference 4, with no trade passing.  Anglo-Argentines at 41, 
Barcelona at 9, and Cape Electric Trams at 23 exhibit no 
alteration, and Dublins are steady at 12. 


A better tone is apparcnt in several of the Industrial descriptions. 
Telegraph Constructions have regained a sovereign of their recent 
drop, Westinghouse Preference are good at 6, but Willans and 
Robinson fell to 9} in sympathy with the dull tone prevailing 
amongst Iron and Steel issues. Babcock & Wilcox shares are 
about the same at 23, and the inquest upon the victims of the 
Queen Victoria Street tire has not influenced the General Electric 
prices. Edison & Swan First Debenture has risen a point, while & 
fall of the same extent leaves Brush Second Debenture at 964. 


In the telegraph section the honours rest with the Anglo- 
American group, although Commercial Cable stock has executed one 
of its little drops of 5 per cent. upon a few selling orders from Wall 
Street Brokers. Anglo-American Preferred is up 2 points, the 
Ordinary 1, and the Deferred }, speculation in the stocks haviog 
been revived by the direction of attention to the former speculative 
favourites. Direct United States, not to be left bebind, have put 
on 4, despite the fact that business in American Railroad shares has 
fallen to a very low ebb in London. Direct Spanish Preference 
weakened upon the appearance of a seller. Telephone varieties 
call for little comment, and the only quotable change is a decline of 
2 points in United River Plate 5 per cent. Debentures. 
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SHARE LIST OF ELECTRICAL COMPANIES. --TELEGRAPH AND TELEPHUNE CUMPANIEs. 
eS ул ттт ee a a UU LER TUUM a  ———— 
Btook : 8 primns done 
Present Я or Dividenda losing Closing 
19000. ХАМЕ Share. the last three years. poh testa * 
89,300 | African Direct Telegraph, 4 % Debs is 100 98 —102 xd| 98 —102 85 еш 
95,000 | Amason Telegraph Co.'s shares, Nos. 1 to 25,000 ... 10 31— 44 
119,700] Amason Telegraph 5 Y Debs., Nos 1 to 1,350 Red. 100 70 — 80 en f 
804,720 | Anglo-American Telegraph ... Stock 73/6 46 — 49 .. 
eal... De c. Daas o Stock £1 72 pom pe 
ý 44,000 Chili Telephone, Nos. 1 to 44,000 | 5 4 1 i n | " : 
uu 588,300 Commercial Osble — .. 100 | 8 170 - 180 xdl165 —170 3 
1741029] Do. do Bterling 500 year 4 % Deb. Stock Red. |Btock| ... 96 — £8 xd 95 — 968 | .. 
' "16000 | Cuba Telegraph 10 | 7 Ton ED 
RON Do. 10 4 Pet 5 2 7 Т 10 * 21— : КАА. 
asm Direct Bpanisb Telegraph un Pre Е 4% 7 18 | 
‚ е 0. Oum. e e [IE] anes 
80,0001 Do. do. 4 & Debs E = 99 —102 xd т „р 
60,7100 Direct United States Cable ... 20 34% 10 — 11 104 | 103 
96.300 Direct West India Oable, 44 % Reg. "Deb, “within 100 
, Nos. 1 to 1, 200, = 99 — 102 $i 356 
1000000 Eastern cee ss Btock бв "T ay 7% ee 120 —130 125 | 124 
14522055 FFC 5 
200,000 Eastern xenon, Азмы and Ohina Telegraph ...| 10/7%/7%17% 12 — 13 128 124, 
2 Pid NIE ae. 108 —113 |1 en 
Eastern and South African Tel 4 Mort. Deb. 
00,0007 elegraph, 000 d Dos) 100 | 5195 100 —103 | 1028 
200,0002 Do. 4 95 Reg. Mt. Debs. (Mauritius Bab.) 1—8, 000 | 25 " i 100 —103 КТУ "m ^ 
190,227 | Globe Telegraph and Trust .. . | 10 | 52% | 5% | ... 8—9 9 T | 
180,049 Do. do. 6 % Pret Bs 209 — Gu SAO vi a 124— 13 12 1 
150,000 | Great Northern Telegraph, of 10 159, | . 250 15 n 
Halifax and Bermuds Oabl я E ш 
10,000 | = бав о | 100 99 —102xd| 99 —102 
17,000 E Telegraph | 25 [10 * 10 * 10 * 37 — 41 TE eee 
100,000 London Platino-Brasilian Telegraph, 6 Ф Debe. . 100 100 — 104 vis "n 
72,680 | Montevideo Telephone, Limited, Ord., Nos. 1 to 72,680 .. 1 249 i— 3 ies sa 
66,493 Do. do. 5% Fret., Nos. 1 to 86,493 1 1— 1 газ 5 
983,333 ` National! Telephone, Pret. Btock " . | 100 59,|5 % 95 — 99. | 962] .. 
y shares i 65 "s 2 33 38 48— 4 sea ү 
1,966,667 Do Def. Stock es s. | 100 60 64 ха M 91 55 4 
18000 ре : Oum. ig аан sa T n T : : 12 — 14 T is 
5 Oum. "T [1 12 — 14 ve TII 
250,000 Do 5 % Non-cum. 3rd Pref., 1 to 250,000 5 | 5 5 5 4j— 54 55 es 
gv B 5 Deb. Btock Red. Pau 3i A 34 102 zd xd 93 — 96 953 | 93% 
171,504 | Oriental "Telephone and Elec., Nos. 1 to 171,504, fully paid | 15 4/6 6 & н-т Cur. iig еы 
100,0007 Рза and European Tel, 4 % Guar. Debs., 1 to 1,000 ... | 100 | ... |... . | 99 —102xd| 99 —102 " : 
1205 Bu ina Oables oe T T 20 00е eee 8 5 V 5 V эе $ 118 7, eee ee 
68,000 | United River Plate Telephone . 5|79$| .. |... p= е ane 
40,000 Do. do. 5 95 Oum. pref. Boct 1—40,000 5| .. bxd| 44— 5 7 ii 
179,947] Do. do. 6 95 Debe. .. de i 101 —104 A 
165,600 | West African Telegraph, 5 % Debs... Г. 100 | ... 3 100 —103 |101 | .. 
80,008 | West Оом of America, Nos. 1—80,000 and 53,001—53,008 | 34 | .. A i- us 
180,000] Do. do. 4 9, Debs., 1—1,500 200 gus, by Bras. Bab. Tal 100 | .. ч 99 —102 984 | .. 
pc Western mr * Lied., Nos. 1— „107 7 * . | 114— 194xd| 114 — 124 124 | 118 
7771 D D EM ory 1906 ies 10 әз és . 1101 = = i —104 Sas TA 
8331 | West Indis and Panama Tulopaph « s ida amic e quaa M] Ww 
$4,563 Do бо do. 6 F- Oum. ш Pre. ..! 100 : 2 54- 57 5 |... 
0 Oum. Pref. .. 10 [II [IJ 4 94— 43 [I 
80000 vx. de dof * Debs., Nos. 1 to 1,800 100 i | 99 —103 xd 101 —104 | | M 
ELECTRICITY . COMPANIES. 
100,000 | Blackheath and Greenwich Dist. Electric Light, Ord. ... "a — 4 
100,000 Do. 449% 1st Deb. Stock, Prov. Certs. 100 И ee | 100 —104 [100 —104 E | 
— T 56 * 6 * 8 N 3 93 9— 93 
aed Б ы, espe Mt е — 94 | 9 Be [| x 
dis "petu mane Meer: ши. 519% 19% 10 % fus g^ FE 10 sis 
Oam. Pref. | 5| |... |... — 5 51 W 2 
eter us do. do. 4% Deb. Stock Red. | 100 | ... | ... | .. [105 —107 х0105 —107 106 
150,000; T" ur e TS b. Stock Red. en Ъ * 0 L112 149 —113 д 
e . [I eee rr TI — — eee 
70,579 | Оңу 4 London Electric маша, Or à. 40,001—110,579... | 10 | 4% 0 5% ic A me A 81 
40,000 . Oum. 10 е =] 14 — 12 кз 
соо Do Н Deb. Stock, Borip. (іза. at £115) all paid ‚|... | e 121 —126 xd|121 —126 1234 
40,000 ба 44% 2nd Deb. Stock, Prov. Certs., all paid | 100 | ... ies .. |101 —104 xd|103 —106 102 
$0,000 А Lond. & Brush Prov. Elec. Ltg., Ord. 1—40,000 | 10 | 4 4 4% | 7à4— 84 | 8— 9 s | 
% De ag Deb. Stock Бел. sb 60.001. 69,000 zx ko и 7" los ini jio) BE CON 
85,500 Ваш ў ү. ( ра ) ee vee eee eae ee — 2 —1 .. | 
$0,000 Do в Corp., Ord. Shares... "n 5|6%|7%|7% | 68— 6$ 64— 62 бт» 
130.000; . = 6 % Cum. Pref. - wwe | cele RR] | BRI (ei 6 — 6 64, 6% 
1.0 К 4j V 1st Mort. Deb. Stock. .. s: ... 107 —110 107 —110 109 | 108% 
90,000 кышк and sights Liana o eo. 511% 12% |10% 10 — 11 | 10 —11 ЖА pps 
11 4. Deb. Stock .. | vee 101 —104 |101 —104 8 
ш 228 Corporati om, Limited, Ord, p y 3 H— 4 m H н, e 
"MORS А do. do. 4% 1st Mt. Db. Stock Bd. Stock $—99 | —99 | — | ч 
8 Blectric Supply, 101 to 69,500 .. . 10 6 % 6% ei% 16 — 17 |16 — 17 168 | 16ł 
10 000 Do. ; t | 
Н, M Debenture Stock ss 109 —113xd109 —113 |109 |... 
Do. 84% Mort. Deb. Stock Bed. .. z 1. |... | 98 —101 xd) 98 —101 is | $a 
x E Blectric Ligh en .| 10/7 7 6 14 — 15 | 14 — 15 
кп and Pall Bleetric Light, Orad. 5 14% 14495 [144% | 144— 163 | 144— 153 | 151 
ro NES до 44% Deb воа вы". 10 „„ тола 97 —100 | 100 
" cee - vs === X — 
Bmithfeld Market xim варріу, | Qa Я 5 . 11— 23 AT гі а 
к „100 .. ea — 90 — 90 e 
" = | б lez 1 u $3 * 3i vee | orm 
к be |1049, [109% | 11 — — 12 11 - 12 118 1 


otations on Liverpool Stock Exchange. 


y paid. Mr deferred share warrants, profits being used as capital. 
Dividends marked § are for а year, consisting of the latter part of one year and the first part of the next. 
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SHARE LIST OF ELECTRICAL COMPANIES. — Continued. 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL a 


aay NAMB. Gars.“ the last three years. | E M oU. ке 
гах рае сЕ . July9th, | July 9 
t | 1809. | 1900, | 1901. — | Lewent. 
mini Oum. Pref. oe 10 TIS TT) —— 44— 54 44— 54 Tm 
20,000 | British Aluminium f 12g Mort. Deb. Stock Bed. . Stock = 86 —90 |86 — 90 |... |... 
800,0008| | De. stele Tract 910 8 % 9 * 9 %| 12 — 13 |12 — 13 198 | 191 
62,074 | British Bee on Vis ЮЕ eee 10 dl 12 — 123 |12 —13 i| 125 
90,000 Do. do. ра Pret. x js nee 24 i9 24 сш 126 1251 
600,000; do. Perpetual Debenture Stock ... Btock| E x * 4 © LE 7 84 71— 63 E: + 
70,000 British Insulated Wire 004 U— om om 28 4 = ES 
30000 qBrowstt, Lindley. & Co, (1899), Ord. e 138. to 15s. | 19& to 1550. 
50,000 d ' 6 Cum. Prei... £1| .. | 6 16/6 to 17/0 | 16/6 to 1% „„ 
105,731 | Brush Elect. Ringing. 'Ord., 1 90 105 T31 2 ш зө 3 d 5 10 ЧЕ 1 11— 20 ч i 
150,000 Do. Non-cum.6% Pref... e 804 b: o оя 1 
125000 Do. 45 4 Par, 2nd Deb stock . Ste.. 95 —100 84 — 99 9 
125,000 — = 
80,000 | Oallender's Oable Oonstraction 4 bares, Nos. 1 1—9000 - 15 * 18 5 % 20 % um 7 а 16 — 17 n 
40,000 Do. eee eee eve Ш Е e 
90,0007 Do. do. 43 % lst Mort. Deb. Book Bed Bed sr " 109 -us xd 109 -us 158 155 
440.100 е d pi Stock . . Stock... 4 106 —109 107—110 | 108 | 1064 
440.100 Do. do. Del. do. Stock 4 dus —106 104 —107 1043 
855.000 | City and Beuth London Rall gg. + |Btock 11%| 14%| 2 n = " 75 - Pa 76 | 74 
54,000 a Oo., xin 21 ME re is 22a dicus E 3| 71 8 © ·-. — aus 2s 
г Sb as: "In Ae ortu —106 %|101 —106 -— 
[^ DX UE Ape o аса 
99,261 | Edison & Swan Utd. El. Lgt., «A? 7 “з — T 
17,189 Do do. do. “A” Shares, 01017, 1399 ..| 5 6 933 . | 1à— 24 : 11 — E 10 
844,0231 Do. do do. 4% Deb. Stock Red 100 | .. | se do 473 — 17 x 76 — 6 
100,000; Do. do. 5% 2nd Deb. Stock Prov. Corta. all pd. 100 | ... zs *. | 82 — Д : : $us 
112,100 | Electric Construction, 1 to 112,100 ... „| 216% 6% 6% l— i u- ц | 
$1,390 Do. do. í Cum. Pref., 1 to 81, 390... eee 2 TIT ee ees дету 99 —102 1014 eee 
182,500 Do. do. Perp. 1% Mort. Deb. Btook ... Stock... .. | 99 ши. н 
18,000 General Blec. Co. азоо 5 Y Cum. Pref. ... és asl OE ак zi MEE P oan 101 i: m 
150,000 Do. do. 4 % Mort. Deb. eee III [T1] Stock eee eer eee 98 rs 17 4 16 — 17 164 Й 
380 ä (W. T Telegraph MEN 5: iss TA ses | p^ 20 %| 16 — йш — А M i 
50'000; Do. 48 A ort. Deb. Bock... Stock " 111 —115 i-a ||. 
50,000 | India-Rabber, Gutte-Perchs and ina h Works — 10 | 18 & 10 % 21 — 22 xd 21 — 22 2| 21 
00,0002} Do.. до. do. 4 9, let M ort. Deb. .. | 100 100 —103 100 -103 o pet 
,500 а тароо! Overhead Railway, Ord. „| 10 38% 1% 14% 41j— 41 45 — 4H © 888 
10,000 |t Do. do. Pret., £10 paid. 10 . |104— 1 | 10g— 11 KE B 
7,500 Parker (Thomas), 7 5 Ord. Nos. 1 to d 500. Jal = 154— 16i di "ESL 
$7,350 — шко and Maintenance ... . | 12 FEE 20 Ф 34 — 37 36 — 38 36} | 35 
150,0000| o. 4 % Deb. Bds. Nos. 1 to 1,500 Red. 1909 ... | 100 .. 101 —104 xd|101 —104 ze (ee 
25,000 | Telegrapb Manufactaring, Ord. Nos. 1 to 25,0000. 5 12 1 .. | 9à— 10} | 94—10 i 
90,000 Do. do. 5 % Om. Prf. Nos. 2102000015 bà— 6 51— 6 
540,000 Waterloo and City Railway, Ord. Stock que | ix * 3 * 93 — 96 [oo 


‚ Qvoosations on Liverpoo) Stock Exchange 1 Unless otherwise stated all shares are fully paid. 6 From Bradford Share List. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTEN 


Oonsolidased Telephone respi and Maintenance, - · Oldbam, Ashton, and Eee Jleotrie MM % Ord., 144—165. 
Hatioval Electric Free drin | bo: 1. Jab ра ) pd. ), 194—104. 


From 5 y Lim From Manchester Share List. Bank rate of жс З рет ўя (February 6th. 1902). 


MARKET QUOTATIONS, Wednesday, July 9th. 
| This week, | Last week. Ino. or Doo. METALS. &o, (continued,) This week. | Last week. Ino, or Dec. 


— А 


OHEMIOALS, & 


@ Acid, [o ED e. рег owe. 6/- 6/- 9 Copper Sheet ... per don 269 £69 
© ее 1 ee per owt. = 23). 9 LI] Rod ee ee oe ee per ton £69 £69 
e „% Omio .. .. of ber ont. B2- : e „  Electrolytic) Bars .. per ton £68 
є „ Zulphur loo .. percwt. 5/6 5/6 © n i Sheets .. perton £765 £75 
& Ammoniac, Bal ee oe ee per owt, 43J- 42/- ө ee [1| Rod ee per ton £68 £ Md 
в Ammonia, Muriate (crystal) .. рег ton #881 £88 10 9 4 d H.C, Wire per lb. 8d. ° 
. per ton £80 f Ebonite Rod .. n per lb. 8/- vo 
â Blesohin. powder du per ton 8 š Sheet Е per lb. 6 / ee 
: Вілорв! e о! Carton АЕ . per ton 215 £16 Д п German Silver Wire " „ per lb, 1/6 1/5 
.. per ton £18 218 h Gutta-percha fine .. per lb. 8. е 
а Bensole (90%) . per gal 7 Л $ h Indis-rubber, Para fine per lb. ы! о 3/0} 9/113 to 8/03 
ае „ (00 ) А per gal 6/6 6/6 $ Iron, Charcoal Sheeta .. per ton £18 oe 
a r Sulphate per ton 219 819 6 a. Pis (С (svelano wet warrants) . per ton 50/114 49/9 1/23 inc. 
e Lead, Nitrate per ton £94 $ according to sise per ton From £11 | From 411 e. 
е „ White Sugar per ton £81 6 a егар, bos avy. per ton 47/6 to 60/- | 47/6 to 50/- 
M'bylased Spirit ) ( «Wire galvanized No:8 .. perton| | 20 0 En тв osea 
a Me r AR я 
a Naphiba, Solvent (90% at 160°C). oar eal. 6/6 900 ie о Lead, English Ingo? — .. . per von t 21112 6 60 1 10] 25. 6d. ine 
a Potash, Bichromate, in casks.. per Ib. 88. ва. ә „ Sheet "E .. per ton als £18 
a „ Caustic (35/009) .. per ton 434 £24 ii - Mangenis Wire No. 98 .. per lb. 8J- 8 
a „  Bisulphate .. .. per ton £85 £85 a грани £8 15 £8 15 
e Bhellac m .. рег cwt. 102/- 110,- 8а. dec. 4 Mios ( (is original oases), small . per lb. | Bd. to 9d. Bd. зо 9d. 
a Bulphate of Magnesia .. per ton 44 18 44 10 55 d n ^ 5 medium per Ib. 1/9 #0 3/9 | 1/9 to . 
а Bulphur, Sublimed Flowers .. per ton £6 6 46 6 ae d .. per lb. 9/8 | 8/9 to 9/8 
а a Recovered... .. per ton #5 10 46 10 ee p Phospbor Bronse, se, pisin in caminga per Ib. 11jd.so 1/2. |113d. to 1/2 
Lump .. per ton &6 85 Qe Р ‘i per ìb. | 1/- to 1/8 l- to 1/8 
а Boda, Caustic (whive w Y .. ber ton | 410 18 £10 15 wie 10 кист, per 10. | From 1/2 
а oo ше». 2 .* ее рег ton 28 28 ee A ТЕРИС, е • Фе per oz. 1 £4 1 
в 8 ate, casko .. der Ib. Wa. эм. 5 {вее Bropse Wire ie per Ib. 85 uU pa. p 
e). Magnet, pa т desc з per ton; From 
METALS. &o. vade "tie шынын AK MM EE 
to i 
P Alominiom Ingots, in ton low per юр | 4148 £148 i 9 Ti», bios eoe per on 127 £121 ms 
н Wire, in ton lows per ton 294 294 " Д „ ton ee. €. per lb. 1/6 1% 
„ Bheet in ton lote per ton н wire, Nos. 1 го 18 per ib.) 16 1 
p Babbitt e metal ingots.. per ton | £40 80 4 140 £40 to £140 p p White Anti frietion Metals — 
: {rolled metal $0 19" basis per ib. а. { a “White Ans” dran per ton £85 to 265 £86 to £69 - 
pet 0 0 е oe Yarno, * pond Cotton, on * Id. D 0 йз 
6 „ à ттр drawn) dor Ib, 3d. å. A ле lb. d. А oe 
e 1 Wire, baste oer lb, 1d. i ру don в 87 ‘te ibe. Bosman .. per Ib. . «ба. > 
: meer (braset) .. por lb. 4. na T f n 101 Roiman; ingle ee por Id. А . { 
(solid drawn: .. por ib, $ А и l » 180 tbe. Jure per son; £11 10 £1026 | £17 6 ine. 
9 Copper Bars (beet selected) . oer ton £69 £69 АА Sino. Bb». dene Mensa rne br d.] person £28 £98 


a Mesers. G. Boor & Co. f India-Rubber, G.-P. and Teleg. Works k Messrs. Morris Ashby, Limited. 
b The British Aluminium Co., Ltd. | н essrs. W. T. Glover & Co., Ltd. 
— 4 Messrs. Thos. Bolton & & Bona. Quotations | { Messrs, Edward II: бо» 148. | quotations |* Meters: P. Ormiston & Bons: 
d Messrs. F. Wiggins & Sons. supplied by |; Messrs Bolling & Low supplied by'| о Messrs. Johnson, о ноу & Co Ly 
в Моватв, Frederick Ades ,& Co. Messrs Walter Н. Hindley & Се. 
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AUTOMATIC CONTROL OF RAILWAY TRAINS. 


Or late years considerable attention bas been directed to the 
necessity for some check on the action of drivers of railway trains 
when, from any cause, they fail to act upon the indications ex- 
hibited for their guidance by the outdoor mechanical signals. 
Recent accidents, such as those at Wivelsfield and Slough (the 
payments on account of the latter accident amounted to over 
£79,000 at the end of last year, and there were then two or three 
more claims outetanding) have demonstrated how easily most 
serious and costly accidents may occur with the ordinary methods 
of signalling, and that physical conditions or mental aberrations 
may contribute considerably towards such occurrences. Attention 
to this ¿important phase of railway signalling is not confined to 
this country; both on the Continent and in the United States the 
subject bas attracted considerable notice. Up to the present 
time, however, but little has been done in the direction of a 
systematic attempt to meet such cases in the future. 

A recent accident in the New York Central tunnel seems to have 
again directed attention more particularly to the subject, and the 
Electrical World and Engineer, & short time ago, described and 
illustrated a method of control which has been devised by Mr. F. E. 
Kinsman, and which he is said to have used. It is not, however, 
stated in the article on what railway the system is being, or has 
been, used. One advantage claimed for the “Kinsman” system is 
that it may be applied gradually to the line and locomotives, and 
another is that it leaves “the engine and train on the track when 
the train stops,” on which account it is ‘‘far more preferable than 
‘derailing switches,“ whilst it is fully as effective. The quotations 
would seem to indicate that the methods the Kinsman” system is 
intended to supersede, are of a somewhat drastic character. 

Briefly stated, the Kinsman” system consiste of apparatus for 
automatically applying the air brake pressure to the closing of the 
engine throttle-valve, and  consequentialy to give а service 
application of the air-brake when the train is approaching a signal 
at which it shouldstop, and the driver has not already performed 
the first named operation. The operations described are made 
automatically, and independently of the driver, as the result of the 
condition of electrical apparatus connected with and indicating the 
position of the signal controlling entrance to the section of line 
which the latter protects. 

Fig. 1 shows the locomotive equipment; fig. 2 the means for 
collecting current from the track for actuating the locomotive equip- 
ment; and figs. 3 and 4 show arrangements of track connections for 
use where automatic signalling on the normal clear” system, such 
as the Westinghouse system alluded to in these columns in the 
issues of October 4th and 11th, 1901, is used. The explanatory 
notes attached to the diagrams rendér any further description of 
the apparatus or the method of operation unnecessary. 

The system described illustrates the statement recently made in 
these columns, that the characteristic of the design of apparatus for 
American railway signalling is the manifest intention, that it shall 
of itself effect the desired end, rather than act as a mere reminder 
of the necessity for action on the part of tbe controller, as in 
apparatus designed witha similar object for English railways. Another 
important difference is the locality at which the intimations or 
operations are given or performed. In figs. 3 and 4, the positions o 
the guard rails are sbown in the vicinity of the signals to be 
indicated on tbe engines, and if the positions of the guard rails in 
the diagram bear any relation to their positions relativelv to the 
signals to be indicated, there would appear to be some difficulty in 
preventing overrunning of such signals by high-speed traffic. As 
the signals indicated are “stop” signals this might be a serious 
matter, as the total distance between successive trains might easily 
be little more than the distance between the guard rails and the 
signal. and this distance would, necessarily, have to bear some re- 
lation to the minimum distance in which the fastest traffic on the 
line could be safely brought to a stand within the signal. In this 
country where apparatus intended to give additional intimation to 
the driver of the condition of the section he is approaching is in 
use, such indication is given at the distant signal, and so affords 
ample time to obtain control of the train before its arrival at the 
" stop signal. | 

It is the more curious that the illustrations should show the 
apparatus in connection with the “stop” signal only, since the 
system of automatic signalling provides а “ distant“ or repeater 
signal which indicates the condition of the section ahead of the 
guard raile, a whole section in front of the signal at which the 
stop must be made, and the distant must have been at danger 
when the train passed it. Surely it is desirable that any intima- 
tion should be given to the driver at the first signalling point con- 
nected with the section which must not be entered. ı he object of 
the “distant” signal is to provide the driver with a preliminary 
indication of the condition of the section ahead of that he is 
entering at the time, under normal conditions, so that he may have 
time to get his train under control before reaching the " Stop " 
eignal. How much more important is it then that he should have 
the special intimation at least as soon, when it is inteuded to 
obviate the consequences of neglect on his part ! 

Attention msy also be directed to the apparatus by which current 
is conveyed from the guard rails, B, в’, for the operation of the 
electro-magnet, M, on the engine. The arrangement would appear 
to necessitate fine adjustment and fitting of the various parts to 
each other. Ав the guard rails, n, R', are stated to be higher than 

the traffic rails, r, r, the diameters of the collecting wheels and 
their peripheral speeds will be less than those of the traffic wheels, 
and there will be a scraping motion between tke collecting wheels 
and the guard rails in consequencé, which slight changes in the rela- 
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tive positions of the guard and traffic rails might increase to a 
serious degree. Such slight change might easily result from sinking 
of the traffic rails on account of the greater weight carried, and, as 
a matter of fact, the sinking of chairs into the sleepers is a common 
occurrence. ЗЕ 

In the description of this portion of the apparatus it 1s. expresaly 
stated that the guard rails should be “ spiked to the ties in the same 
manner as the main or trafüc rails,” mounted on properly con- 
Btructed tie plates. Unless the same tie plate answers for both 
traffic and guard rails, such sinking of the former is bound to take 
place. If, on the other hand, the tie plate is sufficiently large and 
substantial to distribute the weight of the traffic to a point inside 
the guard rail so as to eneure uniform sinking of the two rails, it 18 
difficult to understand how the electrical circuits of which the guard 
rails form part, is kept separate from the independent track circuit 
for control of the signals, since no special insulation of the guard 
rails is shown by the diagram, or referred to in the letter-press. 

It is also stated that the ends of the guard rails are “ slightly 
bent downward, which, with the rolling motion of the contact 
wheels, prevents any injurious shock, such as would follow the use 


м, Electro-magnet controlling special air-pipe valve; v, admitting air to cylinder, c; H, piston, clutchin 


is held in the “off” position. As will be seen the path of the 
current is maintained through the double back contact of the 
armature of the relay!in the released position, and the coils of 
the relay are short-circuited. At b the battery к is making the 
guard rails fully alive for signalling on any engine that may 
arrive at the point. Hence the battery c operates the semaphore 
signal, and x operates the engine circuits. 

The condition of the circuits at a, as shown, should be altered to 
that shown at b, when a train passes forward from a to b, but ittis 
most difficult to understand how the short-circuit, shown at a, on the 
coils of the relay m, is removed to allow of the attraction of the 
armature into the position in which it is shownat b. No means for 
the removal of the short circuit are shown, or referred to in the 
description of the electrical equipment, which is of the most 
meagre character. 

The objecte aimed at in the introduction of the relay, m, areinot 
apparent, as the track relay, B, may be easily made to effect th 
change of batteries desired. . 

The reasons for the retention of the resistance s, in ‘the arrange- 
ment shown by fig. 4, are also difficult to divine. In fig. 3 it is 


1. Axle. 2. Traffic wheel. 8. Collecting wheels insu- 
lated from shaft and traffic wheels. 6. Collecting brush, 
R, contact rail, r traffic rail. 


Fic. 2.—CoLLECTING APPARATUS. 


valve rod of lever 4 by means of four clutches, ^; admission of sir to c forces clutches out of groove, an b a 


movement of H closes throttle-valve в, and opens air-valve x in cylinder c. Movements shut off steam and 
apply air-brake. Putting ainto forward position opens air-valve v! which admits air to small cylinder c!, 
the plunger of which resets valve v by means of T, which in turn resets L; E, brake valve. 


Fic. l.—LocoMoTIvE EQUIPMENT. 


Ё 3.3 


84, Stop signal (controls * distant“ at rear section): кі, track circuit battery; к, 


Using supplementary battery. 
Fic. 4.—Track OrRourr. 


battery actusting signal s,, and magnet м on engine; Lz, ooils of track relay в, 


making contacts h or ht according to position of armature Ha; 7, ғ, traffic rails; R RI, contact rails. 
Fic. 3.— TRACK CIRCUITS. 


of any trigger or tripping device." The avoidance of shock between 
practically incompressible substances, such as are here considered, 
necessarily implies the adjustment of the parts to each other 
during the operation, and the increase of the time occupied by more 
or less gradual application. There is nothing in the description 
or illustrations to show that the collecting wheels are capable of 
adjusting themselves on the axles to mount a slope, however 
gradual. For fast traffic, moreover, the total time of passing over 
the whole of the guard rail is very small. Thus, since the guard rails 
should be “about 60 ft. in lengtb," the time occupied by a train 
travelling at 50 miles per hour would be about 2ths of à second only. 

Figs. 3 and 4show two arrangements of track circuit in connection 
with the special circuits for operating the electro-magnet on the 
engine. In the original illustration, the right-band end of fig. 4 

ined the left-hand end of fig. 3, and was a continuation of it. 

ey have been separated for convenience of consideration. In 
fig. 3 the engine signalling circuit is included in that of the 
semaphore signal actuating apparatus, and both are under the 
control of the track relay m. The battery, K, is always in a closed 
circuit; when the semaphore signal is off,” through the resistance 
в between the guard rails в R, and the electro-magnet, ү; 
when the semaphore is on," through the resistance s only. The 
function of the resistance 8 is obviously to maintain a circuit 
through v, when the track relay is energised, and its value relatively 
to the resistance of y must be such as to make the difference of 
potential between the guard rails insufficient to operate the electro- 
et on the engine when the track relay, B, is energised, and 
sufficient for such operation when the track relay is short-circuited 
in the section ahead from any cause. The resístance s is always a 
shunt on the engine electro-magnet durivg passage of the collecting 
wheels over the guard raile, and there is always some difference of 
potential between the latter. 

So far the operation of the circuits on the track are perfectly 
straightforward and easy to follow. ‘Ihe case, however, is different 
with fig. 4. In this diagram a supplementary battery is shown, 
which, however, it is stated, is not "essential to the system.” An 
additional relay with two back contacts is also shown. 

As seen at a, fig. 4, the battery is in operation and energising 
the electro-magnet through the action of which the signal 85, at a, 


necessary for the maintenance of the circuit of v, when the 
signal s, is off, but in fig. 4 another battery performs that duty. 
There is no object gained by passing current throughs, as in fig. 4, 
and, moreover, there is no object gained in taking currens from the 
battery, K, at any other time than when an engine is passing over the 
guard rails R Rl. | 

Some account of the practical working of the system would appear 
to be of interest. 
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ELECTRICAL DEVELOPMENTS IN SOUTH- 
WEST LANCASHIRE. 


By the opening for public traffic, on Thursday of the week before 
last, of the short length of tramway lying between Old Swan and 
Knotty Ash, Liverpool, an important link was established between 
the Liverpool tramways and the lines of the South Lancashire 


Electric Traction and Power Company. The length in question, 


which, in round figures, is stated to be 13 miles, will be of import- 
ance, having regard only to passenger traffic, as it has opened up & 
connection by electric tramways between Liverpool, Prescot, and 
St. Helens and the smaller townships lying between. Itis, however, 
in another possible use of the extensive projected lines of the South 
Lancashire Electric Traction and Power Company that the full 
value of the Old Swan and Knotty Ash line lies. For many years 
past projecte for connecting the manufacturing towns of Lancashire 
with the seaboard at Liverpool, with a view to securing а more 
economic service for the carriage of goods from the geaboard to the 
manufacturing towns, and from the towns to the seaboard, than the 
existing lines of railway have afforded, have been kept before the 
public of Lancashire. Up to the time of the commencement of 
constructive work by the South Lancashire Electric Traction and 
Power Company, Limited, practically nothing had been donè towards 
carrying this old project into effect. The town of Bt. Helens had 
its steam tramwaye, and under the powers of the Liverpool and 
Prescot Light Railway Order of 1898, the construction of the 
Liverpool and Prescot Light Railway was recently carried out. 
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These, however, were comparatively local schemes, and the powers 
under the order of 1898, alluded to, aud also the powers, rights, and 
undertakings of the South Lancashire ‘Tramways Company, 
obtained under an Act passed in 1901, were taken over by 
the South Lancashire Electric Traction and Power Company, 
Limited. This company was formed in the year 1900 with a 
capital of £850,000 in £1 sbares and £750,000 in 44 per cent, 
debenture stock. The project of the company was a far-reaching 
one, and with it were bound up the possibilities above referred to. 
The scheme of tramways projected by it represented a total route 
length of 78 miles 21 08 chains, the single track length being 1054 
miles This scheme when carried out in its entirety will connect 
St. Helens, Wigan, Bolton, Walkden, Eccles, Patricroft, Leigh, 
Earlestown, and St. Helens again, and most of the towns lying 
within this belt. There will alao be a connection with Warrington, 
which, like the connection with Liverpool, will be of the nature of 
a'projection out of the belt system which will connect the South 
Lancashire towns named if the scheme be carried out in its 
entirety. 

rake for the construction of 35 miles of route track were 
entered into, the cost of this work up to March of the present year 
amounting to more than £350,000 The work of laying the track 
between Westhoughton and Hindley, Hindley and Atherton, Leigh 
and Atherton, Lowton and Atherton, Haydock and Abram, Ince and 
Hindley, Ashton and Newton-in-Makerfield, Hindley and Atherton, 
Newton and Earlestown, Westhoughton and Swinton, and between 
Newtoo-in-Makerfield and Warrington began, the track as specitied 
by the Parliamentary Bill, being 4 ft. 84 in. in gauge. Electricity 
was decided upon as the operating power, and Howe Bridge was 
selected as the site of a central generating station. Here the work 
of erection and equipment has been proceeding for some months 
past, generating plant which will suffice for the lines under con- 
struction being installed. 

The track is being laid with girder type steel rails, 6 in. deep, in 
45-ft. lengths, weighing 90 lbs. to the yard. Two fish-plates, 
weighing 38 lbs. the pair, bolted through the rail ends with six l-in. 
bolts are used at the joints. Wrought-iron tie-bars, 34 in. by 3 in., 
set 7 ft. 6 in. apart, are used to maintain the gauge. The track is 
laid on a bed of concrete 6 in. thick, and the space between the 
mils, and for 18 in. on each side is filled in with granite setts, 
bedded in gravel and grouted with a pitch and oil compound. 
The points have been manufactured by Hadfield's Steel Foundry 
Company, Limited, and the crossings by Askham Bros. & Wilson, 
Limited, of Sheffield, and all are of cast-steel. ` 

Ав regards a supply of electricity for the lines now in course of 
construction, the plan determined upon was to supply direct current 
at 50) volts to lines witbin easy distance of the generating station, 
and the more distant lines witb direct current at the same voltage, 
from sub-stations. Energy will be supplied to the sub-stations by 
two-phase current at 7,000 volts, transformation to 500 volts being 
effected at the sub-stations. To produce this energy, one 500- Kw. 
and one 250-K w. continuous-current generators will be employed. 
These will be coupled direct to vertical steam engines, the 
armatures being on the engine crankshafts, between the cylinders. 
In the two-phase plant two 500-K w. alternators of 7,000 volts and 
50 periods will be employed. The armatures of these, which will 
be of the iron-cored type, will be stationary, the field magnets 
being on the engine fly-wheels. One 250-kw. motor-generator will 
be arranged so as to work as а 500- volt traction generator, from the 
alternate-current side, or as а 7,000-volt two-phase alternator with 
the direct-current machine working as a motor. The engines will 
ran at about 100 revs. per min., and will have balanced lift 
valves on the high-pressure side, and Corliss valves on the low- 
pressure side. The engine driving the 250. K w. generator will have 
à speed of 150 revolutions. Expansion will be effected by means 
of valves of the balanced piston type on the high pressure side and 
Corliss valves on the low pressure side. Two surface condensers, 
each capable of condensing 19,000 lbs. of steam per hour, will be 
employed. The necessary air and circulating pumps, and also a 
cooling tower, will be provided, the condensers, pumps, pipes and 
tower being furnished by Messrs. Witting Brothers. The steam 
engines have been manufactured at the Nuremberg Machine Works 
and the generators by the Electricité et Hydraulique Company. 
Switchboards for high and low tension, of Ferranti pattern and 
manufacture, will be provided. 

For equalising the load on the direct current generators, batterieg 
will be employed, and to charge these, and also to make up for loss 
on the line, boosters will be employed. An initial sub-station will 
be established at Abram, and here three 150-kw. units will be 
Installed. These will be used to transform the 7,000 volts two- 
phase current down to 500 volts. At this station there will also be 
a battery of accumulators, which will work in parallel with the low 
tension side of the machines. To charge the batteries and to com- 
pensate for line logs, there will also be boosters at the sub-station. 
Ле twitchboarde here will likewise be of Ferranti’s pattern and 
, The cables, both high and low tension, will be of the paper- 
Insulated type, lead covered. The high tension cables will be 
"ed in stoneware pipes. The low tension single cables 
will be laid for the most part in troughs, and solid. There will be 

conductors for the high tension current, with a common 
return for the two phases. Two of the conductors will be arranged 
Ma twin cable, and these will be encircled by the common 
retorn, which will be earthed at the generating station. For test 
aka a system of three-core and five-core cables, laid solid, will 
employed, 
t overhead trolley system will be uscd, and for this No. 000 
ijs ES hard-drawn copper wire will be employed. At every 
І + : a switch-pillar will be provided for insulating the sections. 
Cable work has been carried out by tbe British Insulated Wire 


Company, Limited, and the overhead work by Messrs. R. W. 
Blackwell & Co, Ltd. Side-poles will be used to support the 
trolley wire, and the swivelling trolley will be employed. 

Cars of the double-deck type, to carry 33 outside aud 22 inside, and 
having a four-wheel track on the cantilever extension pattern, with 
a wheel-base of 6 ft., will be employed. The cars are being built 
and the trucks supplied by Messrs. G. F. Milnes & Co., Limited, 
Hadley, the electrical fittings being supplied by Messrs. Witting 
Bros. A shed to accommodate 30 cars will be provided. 

The work of constructing the track nas been carried out by 
Messrs. Krauss & Son, of Bristol. The general operations were 
begun during the period in which Mr. Alfred H. Gibbings was 
engineer-in-chief for the South Lancashire Electric Traction and 
Power Company. On Mr. Gibbings retiring some months ago, Mr. 
J. R. Salter supervised the work as engiueer-in-chief tothe com- 
pany. The consulting engineers to tbe South Lancashire Electric 
Traction and Power Company have been Messrs. Kincaid, Waller 
and Manville, of Westminster. The oftices of the compauv are 
at Liverpool, Mr. Alfred Tracy being secretary. The chairman 
of the company is Sir John A. Willox, M.P., the distinguished 
journalist and politician. 

Whether the South Lancashire Electric Traction and Power 
Company will be able to carry out in any beneticial way the idea 
of transporting goods over their lines has yet to be seen. After 
long negotiations the New St. Helens Tramways Company, whose 
lines will connect with those of the South Lancashire Company, 
wrung a tardy permission a month ago to carry goods over their 
lines on certaiu terms from the St. Helens Corporation. "This was, 
however, a very small beginning, and from the labour involved in 
securing the concession, it is likely that there will be much opposi- 
tion before any remunerative system of carrying goods on street 
tramways can be worked in the district. 


THE INCORPORATED 
MUNICIPAL ELECTRICAL ASSOCIATION. 


IN our last issue we referred briefly to the first day's pro- 
ceedings, and we must be equally concise with the second 
and third days. The rendezvous for Thursday's meeting 
was the Itoyal Agricultural Hall, Islington, by kind invita- 
tion of the Tramways and Light Railways Exhibition 
Committee. 

Members were received at 10.30 by the Exhibition Com- 
mittee, and then proceeded to inspect the exhibits which, by 
the way, are being described in our columns, Luncheon 
was served at 1 o'clock to members by special invita- 
tion of the Exhibition Committee, and the afternoon was 
spent in the Berners Hall (in the building), where Mr. 
Fedden's paper on “Steam Turbines,’ and that of Mr. 
Day on “ The Correct Type of Engine for Large Generating 
Stations," were read and discussed. Mr. Fedden was 
unfortunately too unwell to be present, so his contribution to 
the proceedings was read, and well read, by Mr. Ruthven 
Murray, the hon. secretary, whose voice is peculiarly fitted 
for either reading or discussing in a large room. 

Friday morning again saw the members assembled in the 
lecture theatre of the Institution of Mechanical Engineers, 
and the two remaining papers “Some Notes on Farthing,” 
by Mr. Faraday Proctor, and Two z. Three-Wire Distri- 
bution," by Mr. J. F. C. Snell, were disposed of. 

In the afternoon the following works were open for the 
inspection of those who desired to visit them :— Тһе 
generating station of the City of London Electric Lighting 
Company, by kind permission of Mr. Frank Bailey, engi- 
neer-in-chief ; and the conduit tramway construction on 
the Tooting lines of the London County Council, by 
invitation of the contractors, Messrs. J. G. White & Co., 
Limited. 

In the evening there was introduced a new feature into 
the proceedings of the Incorporated Municipal Electrical 
Association. In place of the annual dinner, which it has 
hitherto been the custom to hold, a smoking concert was 
inaugurated, which appeared to give unqualified enjoyment 
to a numerous gathering of members and friends. We 
understand that members had been circulnrised as to this, 
and nearly everybody voted in favour of a concert in place 
of the usual dinner. The entertainment was of a similar 
kind to those provided for the Electro-Harmonic Society 
and the artistes included Mr. T. H. Harrison, Mr. T. È 
Gatehouse, Dr. Byrd Page, whose exhibitions of the arts of 
deception, and ancient and modern mysteries, delighted and 
mystified the amazed audience; Mr. Tom Clare, in his 
humorous sketches and musical burlesques, and a small 
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string orchestra, with Mr. Harold Pywell at the piano. It 
should be added that Mr. Slaughter, of the London Electric 
Supply Corporation, Limited, very kindly came forward at 
almost a moment's notice to fill a gap amongst the second 
violins. Mr. Rider occupied the chair, and the concert, 
which lasted some three hours, appeared to give great satis- 
faction, albeit the weather was sultry in the extreme, and the 
room ventilated none too well. We understand, however, 
that the Banqueting Hall of the St. James’s Hall Restaurant 
is about to be rebuilt and wholly altered in shape, when we 
hope the best means of ventilation will also be secured, for 
this want is one of the weak features in all public buildings, 

The Conference came to an end on Saturday morning with 
the annual general business meeting, “ open to the press," at 
which was considered—(1) Place of meeting for convention 
of 1903, (2) election of President, officers, and Council for 
1903, (3) annual report of the Council, (4) balance-sheet for 
year ending December 31st, 1901, (5) amount of annual 
subscription, (6) any other competent business. 

The report, which was adopted at the Saturday meeting, 
showed that since the last Convention 79 new members had 
been elected, bringing up the total to 338. It also related 
what had been done by the sub-committee on * repayment 
of loans during the year, and referred to the presentation 
of an illuminated address made last November to Mr. 
Alderman (+. Pearson, in recognition of invaluable services 
rendered to the Association. The Council has had under 
consideration the question of obtaining an amendment to 
the Board of Trade regulations necessary to allow series 
incandescent lighting at 500 volts, and has appointed the 
President with Mr. W. A. Chamen and Mr. J. S. Highfield 
as a deputation to approach the Board of Trade on the 
matter. 

A sub-committee on ‘ Overhead Trolley Wires" was 
appointed to consider the advisability of drawing up a set 
of rules for the use of the Police in cases of emergency, 
and these rules had been drafted and were presented and 
adopted at the meeting. 

The Council had had under consideration the advisability 
of forming a Parliamentary Committee to keep in touch 
with and to obtain information as to Bills before Parliament 
affecting electrical undertakings under municipal control, 
and had passed the following resolution :— | 

That it ів desirable to appoint а Parliamentary Committee which 


will report from time to time upon clauses and decisions affecting 
municipal electrical matters. 


A special general meeting of the contributors to the 
Benevolent Fund of the I. M. E. A. then followed for the 
purpose of considering a resolution, passed at a Council 
meeting of the I. M. E. A., held at the Westminster Palace 
Hotel, London, on Friday, February 21st, 1902 :— 

That it be a recommendation from this Council toa special general 
meeting of the subscribers, to be held after the 1902 Convention, to 


discontinue the Benevolent Fund, and to hand over accrued donations 


апа subscriptions to the like fund of tke Institution of Electrical 
Engineers. 


As for the papers read—all of a technical nature this year 
—we shall follow our usual custom of commenting critically 
upon them, as this, after all, is only adding to the discussions. 
Moreover, as they will be dealt with by writers having special 
knowledge of the subjects presented by the various authors, 
we hope thereby to fill a good purpose. | 

A feature of the meeting has been the entire absence of 
commercial papers and of the oratory of town councillors. 

The Convention, indeed, from beginning to end, has bcen an 
eminently practical one, upon which Mr. Rider and his 
colleagues can always look back with pride, and with the 
feeling of something attempted, something done. 


Steam Turbines. 


This was the title of a paper read by Mr. Fedden, of Sheffield. 
This gentleman has undertaken the responsibility of putting in steam 
turbines, and we do not think he will be disappointed with the 
results. In the course of bis remarks he points out that hign speed 
reciprocating engines are now being built with pistons of overtwo 
tons weight. Such pistons must be started and stopped 400 to 
500 times per minute, and he is not surprised that effects are serious 
when even slight derangements occur. Though we do not know 
that there is anything wrong in the high speed principle if parts 
are only made strong enough, it does seem difficult to secure the 
sufficiency of strength when high speed engines grow to large size. 
Hence it is that for large powers the older types of steam engines 
appear to be gaining ground. That newest type, the steam 


turbine, is also growing in favour. In examining into the question of 
the steam turbine, the author arrived at the following conclu- 
sions — 

1. That it was not desirable to exhaust to atmosphere. 

2. Small sizes were not desirable. 

3. Surface condensers were desirable, and it would be policy to 
instal turbines of 200 to 300 Kw. and upwards. es 

The Sheffield turbine of 500 Kw. capacity, 100 cycles single-phase, 
was bought out of the Paris Exhibition, aud was running on the 
town load three days after its arrival, being simply dropped down'on 
the station floor without foundations. It runs in parallel with 
alternators of both iron and copper type, and can be brought up to 
speed much more quickly than any of the other plants. e 

It suffers nothing but slight slackening of speed from priming, iis 
absolutely steady, requires no cylinder lubrication, and can use 
superheated steam without fear of trouble. 

It has, then, many virtues; but it must have good vacuum, tests 
showing a no load consumption of steam from 1,500 lbs. per hour at 
29 in. vacuum up to 2,900 lbs. when the vacuum fell to 22 in., 
while the full load consumption per unit varied similarly from 22:2 
to 28:9 lbs. 

As regards superheat, a saving of 8 per cent. was shown with Іа 
superheat of 50° F. and of 12 per cent, with 100°. Here no doubt 
the first-named saving was largely a matter of dry steam. 

The Elberfeld turbines showed 12 per cent. economy with 55° C. 
of superheat and 4 per cent. for each inch of vacuum. 

As regarda the economy due to superheat, while the first part is 
undoubtedly the effect of dry steam, the subsequent further economy 
cannot be due to the usual cause of cylinder condensation pre- 
vented, for, apart from radiation loss, there is no cylinder condensa- 
tion in the turbine of the kind we are accustomed to associate with 
temperature range and change. The inside parts of the turbine are 
always at the temperature of the steam passing them. They 
do not vary. Any economy observed with superheat is, then, 
purely a result of higher temperature, and it would be interesting 
to have a series of experiments with the steam turbine which should 
show the effects of superheat. Much could be learned from such 
tests, for the disturbing element of cylinder condensation being 
absent, there would be no corrections to make or to guess at. That 
the steam turbine has a future none can, we think, now doubt. Its 
only limitation seems to be in the direction of condensing, which 
appears essential to economy. It avoids all trouble with oil in 
boilers, is perfectly balanced and is a high rotative speed engine, 
with hardly any faults and difficulties, except, perhaps, that it rung 
too fast. Mr. Fedden is now installing turbo-generators of 
1,500 kw. capacity, which, with their condensers, will occupy only 
730 sq. ft. of floor space. 

The paper was discussed together with that of Mr. Day, and the 
consensus of opinion was very favourable to the turbine, Messrs. 
Ferranti, Wordingham, Chamen, Andrews, Booth, Snell, Wilmshurst, 
and others, taking part. Considerable difference of opinion 
seemed to obtain as to the relative cost of turbines and ordinary 
engines, and one speaker suggested that it was a mistake to suppose 
that the turbine was so uneconomical when run non-condensing. 
Mr. Ferranti looked forward to a great future for the turbine, but 
evidently thought it was a future beyond which there was another 
future for the gas engine, to run through the same cycle as the steam 
engine, finishing at the gas turbine. The gas engine received 
considerable attention. Apparently not liked—we don’t know 
any engineer who does like the gas engine, and we cannot conceive 
of any personal affection for an individual gas engine such as we 
have known to exist for a steam engine; indeed, we have known an 
old man to weep when his old engine was scrapped for a new one— 
"the devils believe and tremble,” and the day of the gas engine 
will come. 

There appears to be a good deal of anxiety to know more of the 
turbine, aud to learn its ways. At present it can outrun the dynamo, 
which once so outran all steam engines, and it cannot allow carbon 
brushes to be used, because of overheating. 


The Correct Type of Engine for Large Generating 
Ntations. 


Mr. Day, of Bolton, whose paper followed that of Mr. 
Fedden, has pronounced for a steam engine which is practically 
the selection arrived at 25 years ago or more by the 
Lancashire cotton factory men, except that the dynamo takes the 
place of the rope wheel. High-speed engines, he considers, are not 
worthy of the name in the larger sizes, and occupy practically as 
much space as ordinary engines. In the high-speed engine the 
stroke is so short that the mean piston velocity is low, and an 
engine with low piston speed can only be a smail engine, in so far 
as it has a short connecting-rod, &, and is kept short, but its 
cylinders require to be large in inverse ratio as the piston speed is 
small. As the author observes, the conditions of an electric 
station are such that very little can br learned on steam con- 
sumption. Load factors are so poor, even in large stations, that 
economy is hopeless exc:pt in the largest stations. Mr. Day 
rightly condemns the crowding of plant that has been a craze with 
electrical engineers; the economy of space was altogether over- 
done. Boilers cannot be placed in so little a space as the engines 
that drive them, and the eneines might as well be spread out. 
This, of course, is & partial truth onlv, and embodies one arrange- 
ment of boiler only. At the same time, we think that steam 
engines and machinery should present less of the appearance of & 
crowded junk-shop than they sometimes do. During the discussion 
on this paper we understood one speaker to say that the 
high-speed engine was enabled to occupy a small space because 
of the numerous impulses due to its rapid reciprocation. This, of 
course, is an erroneous way of looking at the matter. The formula 
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for I H.. isa X S X P — 33,000 where a is the cylinder ares, 
pis the mean pressure, and в is the piston mean velocity. Here 
there is nothing for reciprocation, and i& matters nothing whether 
an engine has а stroke of 1 ft. and 200 reciprocations or a stroke 
of 6 in. and 400 reciprocations, the value of s is the same. Power 
issimply determined by mean 9 7 5 velocity, or, more simply still, 
by the space volume generated by the working face or faces of the 
n in unit time. Hence the fallacy that bas led to the belief 
that the high-speed engine owes its value to high reciprocation. 
Tbe truth is that the small stroke so enfeebles the engine that it 
must run round quickly to get up any piston speed at all, and at ite 
highest speed it is far behind such engines as, say, Pollitt and 
Wigzell’s, which run at speeds of 800 to 900 ft. per minute. Where 
the high rotative speed engine does score is in its ability to run 
erators direct and in the shortness of its rods, which enables ite 
height to be kept small, but it is not a small engine as regards its 
cylinder'diameters. 

Mr. Day made out a very good case for the horizontal engine, and 
gained some support. One speaker renfarked how he had seen 
engines in Yorkshire that had run for years with very little wear 
on the cylinder. He was jeered at for this by someone who had 
evidently had some different experience. Perhaps the man who 

had had American soft cylinder engines. 

Mr. Day’s remarks about the difficulty of removing the top half 
of the field magnet ring in case of the vertical engine with central 
generator, were met by the argument that there need be no top half 
toremove. Why not two side halves to slide back ? The horizontal 
engine need not wear down badly in its cylinders ; it can be drained 
far better than a vertical engine, for it is hard to drain the top 
side of the piston; it is of small height, and though some speakers 
talked of the expense of buildings, their one idea of building cost 
seemed to be that area was everything and height nothing. Does 
not a high building demand heavier walls? Altogether, the dis- 
cussion reminds one of a saying attributed, we believe, to Brunel, 
that anything that would turn round would doto draw atrain. So 


will anything, in reason, drive a dynamo, and the fact remains that . 


one of the oldest traction stations in Great Britain is worked by 
low-speed horizontal factory engines, driving two-pole generators 
by ropes with no fly-wheels at the generators; the fuel con- 
sumption is as little as in other stations of similar size, and the 
repairs are small, and the ease and comfort in the station remind 
one of Mr. Day's reference to the pumping station. It certainly 
is still an open question whether it is necessary to suceess in 
electrical engineering to have a constant atmosphere of breakdown 
and unrest and fever. 

We have heard of an assistant in an electrical station complain- 
ing that there were no breakdowns. Their absence aggrieved him ; 
he did not gain the valuable experience of putting matters right, 
and felt that life was not full enough. 

The ring of arduous duty was not quite absent from the discus- 
sion, but Mr. Day carefully disclaimed any idea of setting up the 


‘bogey of extraordinary stresses in traction plant. That severe 


breakdowns have taken place has been declared to be due to the 
extraordinary stresses, but the real trouble has been bad design in 
high-speed engines, for these have failed as badly on the steady 
load of a cotton mill as in electrical work. 

There is, in short, not much to choose between different types of 
engine. The horizontal engine was the fashion in factories, but it 
was a fashion that displaced the vertical beam engine after a hard 
contest, and that held its own for all but the very large sizes, such 
аз some of the Indian cotton mills demanded. It still holds its 
own in factory work, and Mr Day did well to bring its merits 
forward. 

. The combination of vertical and horizontal engines has much in 
its favour; the H.P. cylinders being horizontal and the L.P. vertical. 

There appears to be a reaction against the craze for small floor 
space, and the removal of high pressure stations from expensive 
central points will help to put the matter on a sound basis. The 
craving to eave in first cost has doubtless been paid for heavily in 
repairs, The best plant is that which is most free from breakdown. 
The load factor of a traction plant is so poor that economy of steam 
18 hopeless in the absence of accumulators, and it is quite a question 
whether, with a poor factor, any serious difference exists between 
bad and good engines. Certainly it does not pay to go to the cost 
of expensive valve gears, and it should as certainly pay to employ 
superheat, that one means of circumventing the evils of cylinder 
condensation. As to this, however, Mr. Day remarked that there 
was more condensation in extended steam pipes, but the paper did 
Dot embrace the ring main, or an opportunity might have been 
afforded for exposing this misapplied extravagance, stillso dear to 
some municipal engineers. | 


THE INTERNATIONAL TRAMWAYS UNION 
CONGRESS, 1902. 


Tux Union Internationale Permanente de Tramways, which 
las just held its first congress on English soil, is one of the 
most influential bodies representing the tramway industry in 
existence, Its field of operations extends over the whole of 
the Continent of Europe, and it aims at becoming a 
recognised central institution able and willing to benefit the 


tramway and light railway industry in any part of the world. 


The proceedings on the opening day were described in our 
last issue, when the Right Hon. Gerald Balfour, M.P., 
President of the Board of Trade, welcomed the delegates to 
this country. The actual business of the Congress com- 
menced on Tuesday morning the 1st inst., and was continued 
on the three following days. Visits to various places of 
engineering interest were arranged for the afternoons and 
evenings, but for four days, three, four and even five hours 
per day were devoted to the reading and consideration of 
papers and reports. 

It would be impossible for us to report in full the pro- 
ceedings at each meeting, the subjects dealt with covering 
practically the whole range of tramway work. The inter- 
change of views and results of experience cannot but have 
been most helpful to all who attended the meetings. 

The meeting on Tuesday was opened with an address by 
the President, Mons. Leon Janssen, managing director of 
the Brussels Tramway Company. He commenced by 
thanking the various Governments who had sent official 
representatives to the meetings, and expressed the hope that 
they would derive benefit from the discussions. He next 
deplored the deaths of several members who in the past had 
done goud service to the Union. It was gratifying to find 
that some of their members had been honoured by their 
various Governments. Mons. Janssen then proceeded to 
speak of the work of the Union; it aimed at the collection 
and collation of accurate data upon tramway subjects, this 
data being at the disposal of all their members. They had 
started a special department at their headquarters for the 
collection of this information, and he trusted that all would 
assist in making this branch of their work thoroughly suc- 
cessful. Their business was one in which each should furnish 
some data for the use of his neighbour without in any way 
endangering the commercial success of his own undertaking. 
The information obtained was at the disposal of all; would 
they remember the reciprocal obligation of furnishing in- 
formation which came to them in the course of their work ? 
This department would also do good work in keeping them 
posted up as regards legislation and judicial decisions 
affecting tramways in different countries. He concluded 
by urging all to do their utmost to make the Union a 
thorough and permanent success, 

The chair was then taken by Sir Charles Rivers 
Wilson, G. C. M. G., who, speaking in excellent French, 
welcomed the Congress, and confessed that in many 
respects they in England were far behind other countries 
in traction work. An effort was, however, being 
made to make up this leeway, and he thought that the 
influence of the Congress would help in this direction. In 
conclusion, he hoped that the social intercourse for which 
their meeting gave opportunity, would be helpful to all. 
He then called upon Mons. Lavalard, manager and director 
of the Paris Omnibus Company, to read his paper upon 
* "Transfer Tickets." 

Mons. Lavalard reminded the Congress of the interest 
taken in this question at the Paris Congress in 1900, and 
pointed out that the successful working of any system of 
this character lay in the cheapnessand simplicity of thearrange- 
ments. The author then gave a short history of their use 
in Paris where they have been used in some form or other in 
connection with the omnibus service since 1834. Their 
success was such that they soon became the object of official 
regulations, and no service can be established or discontinued 
without notifying the Police Authorities. In 1861 out of 
16 million passengers, more than 12 million were users of 
guch tickets; in 1901 one company alone carried 266 million 
passengers, of which 85 million, or practically one-third, had 
transfer tickets. The system was open to abuse, and 
precautions had had to be adopted which had fortunately con- 
siderably reduced the fraudulent use of these tickets. The 
writer then referred to the success which had been made 
after several attempts with the use of such tickets in the 
United States, where in New York alone one company issues 
half a million per day. The difficulty in Paris as in 
New York has been to make such arrangements that the 
passenger continues his journey with as little delay as pos- 
sible, und does not use the opportunity afforded by the 
change of car to transact other business, 

A number of companies responded to the request of the 
writer to answer questions on this subject; few are 
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enthusiastic on the matter, the majority treating it as a 
necessary evil. The writer concluded with a series of recom- 
mendations on the subject dealing principally with methods 


of marking tickets, registering dates and hours of issue, and 


minimising the possibility of fraud. 

Mr. Grialou, of Lyons, agreed with the main conclusions 
ofthe paper. It was often obligatory upon tramway com- 
panies to issue such tickets as they formed one of the terms 
on which the concession was issued. They were undoubtedly 
open to abuse by the public who used the interval of change 
for shopping purposes and by officials. There were two 
systems of registration, one called the ticket and the other 
the quadrant system. The latter had in many cases proved 
very successful; every time a passenver entered he was 
registered, and this plan had greatly increased the receipts 
from this source. 

M. Koehler, of Berlin, then continued the discussion; 
M. Lavalard replied, and on the motion of M. Rohl, it was 
agreed that a commission be appointed to collect more 
information and report on this most important matter to the 
next Congress. 

The next paper was read by Dr. M. G. Rasch, Instructor 
of the Polytechnic School at Aix-la-Chapelle, and dealt with 
the important question of * А Proposed Basis for Estimating 
Powers of Motors.” The writer commenced by expressing 
his sense of the importance of clearly specifying what ів 
required from a contractor supplying electrical plant, and 
the necessity for à common agreement as to the conditions 
under which the plant should be tested. He referred to the 
regulations which had been issued by the German 
Association of Electrical Engineers regarding the test- 
ing of generators and motors, and commended them 
to the consideration of the Congress. Remarking upon 
the diverse manner in which the power of a traction 
motor was at present referred to by different engineers, the 
writer urged the carrying out of tests extending over a 
longer period than one hour—the time stipulated by many 
companies—and the fixing of the normal full load of the 
motor at such a figure that it will bear, say, a 25 per cent. 
overload for 30 minutes without injury. 

The question of temperature rise was next considered, it 
being pointed out that the limit of permissible temperature 
rise depended largely upon the character of the insulation 
employed. Thus, under the German regulations,-the figures 
were, for cotton insulations 50? €., for paper 60? C., and for 
mica or similar materials 80? C. above a surrounding atmo- 
sphere having a temperature not exceeding 35° C. (say 
95? F.). For stationary coils a further margin of 10? C. is 
usually allowable, and for tests carried out in a test room, 
the above limits, it was stated, may be increased by 20? C. 

The writer then expressed his agreement with those who 
insisted that high efficiency was not the primary considera- 
tion in the design of a traction motor, and pointed out the 
considerations as to weight and temperature rise, which were 
also of great importance, A method of rating motors, 
which the author had found of service, was then given, and 
he concluded by suggesting that taking the method of rating 
a motor suggested by the German Association of Electrical 
Engineers, the following particulars should be asked for in 
tenders for half, full, and 50 per cent. overload :—(«) Current 
in amperes; (^) torque in kilogrammetres; (с) speed per 
minute; (d) efficiency. 

Mr. Macloskie, whose work had been referred to in the 
paper, agreed with the suggestion that the basis for rating 
motors proposed by the German Association was a good one. 


Sufficient attention had not, up to the present, been given 


tothe question of motor rating, and he hoped the Congress 
would further consider the matter, 

M. Pedriali, of Brussels, was in favour of officially 
adopting the proposals of the German Association of Elec- 
trical Engineers as standard, but Dr. Rasch observed that as 
they stand they are not suitable for traction work, and it 
would be for the Congress, if it adopted them, to suggest 
several modifications. 

Herr Max von Leber, of Vienna, thought that local con- 
ditions were so different that it would be very difficult to 
arrange any set of tests which would be suitable for all 
conditions. 

Mr. Scotter reminded the Congress that at the present 
time there was holding sittings in this country a committee 
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appointed by various scientific institutions, and presided 
over by Nir William Preece. This committee would deal 
with the whole question of the standardisation of engineering 
plant, and he felt sure that it would weleome any representa- 
tions made to it by the Congress. 

Mr. F. W. Egger considered that the Americaus who had 
had a wider experience with traction motors than anyoneelse, 
were more stringent with regards to tests than the German 
proposals demanded, and he suggested that more information 
be obtained on the matter. 

Mr. d'Hoop hoped that whatever was done, would be done 
quickly; Mr. Scotter promised that a full report of the 
discussion should be laid before Sir W. Preece's Committee, 
and the Congress concurred in deferring till their next meet- 
ing further consideration of the question. | 

The Union then accepted an invitation from the Mayor 
of Islington to lunch, and in the afternoon visited the works 
of the Great Northern and City Railway at Old Street. In 
the evening they attended the conversazione at the Natural 
History Museum arranged by the President and Council of 
the Institution of Electrical Engineers. 


The second session of the Congress was held on Wednesday, 
July 2nd, the chairman, Colonel Boughey, C. S. I., being intro- 
duced as one of His Majesty's Light Railway Commissioners, 
who had taken a great deal of interest in light railway work. 
Five papers, some of them of exceptional interest, were 
brought before the meeting, and in several cases it was found 


to be impossible to spare time to adequately discuss them. 


The first, by M. Ch. Thonet, engineer and general manager 
of the General Contract Company at Liege, was divided into 
two portions; the first dealt with the present tendencies of 
power station design on the Continent, the second with the 
cost at, which electrical energy was produced in a number of 
important tramway stations. In the first place, the writer. 
pointed out the difficulty experienced in getting reliable 
information on this subject, some officials being apparently 
careless, others unwilling to impart the needed replies. 
There are in the first part many interesting details; for in- 
stance, boilers with fire boxes suitable for burning petroleum 
are coming into extensive use in Russia and Roumania ; on 
the Continent stokers work on an average 11 hours per day, 
and the use of superheaters is becoming general, though few. 
companies will give any details as to the actual economy they 
effect, Cooling towers are extensively employed, and consider- 
able attention is paid in many quarters to the purification 
of the feed water before admission to the boilers, but 
mechanical stokers appear to meet with little favour. In large 
generating units the engines are generally cross-compound with 
the generator between thecylinders:; in Berlin and Paris triple- 
expansion sets are in use, and some useful steam consump- 
tion test figures are given. The writer gives details as to 
the working of several producer gas stations with which he 
is connected, and concludes this part of the paper with a 
number of details regarding dynamos and accumulators. 
The second portion gives the results of working of a number 
of stations using steam and producer gas, and some general 
conclusions as to the figures are given. | | 

M. Thonet was thanked for his valuable paper, and the 


meeting proceeded to consider the communication made by 


M. Albert Janssen, general secretary and director of the 
Brussels Tramway Company, upon “ The Conditions under 
which Tramways should be Laid on Roads.” The writer of 
the paper, after admitting that local authorities who own 
and are responsible for the maintenance of highways have a 
right to a fair compensation from tramway companies who 
need to lay down lines in their roads, went on to state that 
in his opinion all payments for concession rights should be 
calculated on the basis of a division of net profits rather than 
on the principle of a fixed rental for the use of the road. 
The proper position of the municipal authority was one of 
sleeping partner in the concern, since the whole community 
benefited from the prosperity of the tramway undertaking 
and provision of cheap and rapid transit facilities. He con- 
demned the idea prevalent in many quarters that the com- 
pany existed for the purpose of helping to pay taxes, and 
concluded by moving a series of recommendations embody- 
ing the principle of payment by participation in net profits. 
M. Rohl, of Hamburg, supported to a great extent the 
writer's conclusions. He suggested that the last one should 
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be omitted, as he feared that in its present form it was capable 
of an 5 contrary to the best interests of the com- 
pany, in that it might be to the advantage of the local 
authority to force the company to increase the number of 
car-miles or car-kilometres run, irrespective of whether or 
not they were remunerative. | 

М. Татына agreed with the last speaker, but M. 
Koehler and M. Grislon disliked the idea of giving any 


municipal anthorities acces to the business books of the 


company. They preferred the payment of fixed sums as 
wayleaves or contributions towards the maintenance of the 
roads, and pointed out that in France and Prussia this was 
the usual custom. T 
M. Leon Janssen supported the plan brought out in ihe 
paper, and emphasised the idea of a partnership b tween 
municipality and company, in ‘which one granted use of 
roads, the other supplied capital: He was strongly of 
opinion that payment should take the form of participation 
in net profits, Eventually the Congress agreed to M. 
Albert Janssen's proposals, amended by the deletion of thie 
last ‘paragraph. | 
Mr. R. H. Scotter, M.I.M.E., then read his paper upon 
“Legislation in all Countries Relative to Tramways and 
Light Railways.” He begun by remarking that while the 
general laws are almost similar in many countries, differences 
in detail and methods of procedure have resulted in widely 
differing results. He then urged the collection aud collation 
of resumes of the different laws in actual operation, and went 
on to define English practi e and procedure both under the 
Tramways Act of 1870 and the Light Railways Act of 1896. 
The evils resulting from the limited tenure, the right of 
veto of local authorities, and also of frontagers, were 
clearly shown and compared with the practice in other 
countries, notably Belgium, where, owing to more 
enlightened regulations, a system of light railways or 
chemins de fer vicinauz has proved a great; commercial aud 
social success. In this plan the interests of the Govern- 
ment, the local authorities and the public are as far as 
ible harmonised with the result that schemes are mature d 
g lines which ensure not merely local, but national, 
prosperity. It is interesting to notice that in detailing 
the regulations of different countries, the writer commends 
the British practice of holding local inquiries as worthy of 
imitation. The rest of the paper deals with such matters as 
the length of time taken in various countries to obtain con- 
ceasions, the duration of concessions, gauge, width of road- 
ways, the question of ultimate ownership, and the suggestiva 
of various points for the consideration of future congresses. 
Mr. Addyman, of Leeds, speaking as a lawver whe had bad 
experience in light railway work, wished to confirm all that 
the author of the paper had said in reference to the 
AK restrictions in the development of 
tramway enterprise. He pointed ont the two methods of 
procedure, the Tramways Act with the veto of the local 
authority, and the Light Railways Act, where the opposition 
of the frontagers was equally disastrous. He wished, how- 
ever, to acknowledge the courtesy and help the Light Rail- 
way Commissioners had always rendered in assisting reason- 
able schemes, but it must be remembered that they were bound 
down by statutory limitations. He reminded the Congress 
the immense influence which local authorities possessed in 
this country, with the result that reforms which aimed at 
reducing their power were very difficult to effect. The Light 
Railways Act disco competition with railways, aud 
this added to the difficulty of obtaining powers. He would 
be glad if their foreign colleagues would aid them witb their 
experience, and he would suggest that in his recommenda- 
tons Mr. Scotter substituted “effects” for evils of 
municipal trading. | 
M. Schendweilex in thanking Mr. Scotter, remarked upon 
s alight inaccuracy as to the length of concession periods in 
Prwsia, and also spoke of the powers possessed by the 
ernment to override, if necessary, the opposition of a 
authority to a tramway through its district. 
M. Leon Janssen, in closing the discussion, remarked that 
Union would appoint a Committee, and endeavour to 
obtain the information asked for by Mr. Scotter. | 
The next paper was read by M. M. A. Trautweiler, chief 
fagineer of the Strasburg Tramway Company, and dealt 
the question of “ Car Sheds and their Arrangement 


with Regard to the Configuration of the Track System.” The 
writer remarked that 17 replies had been received to the ques- 
tions sent out by the Union on this subject. The answers 
were of such a varying character that it was impossible 
to base any very specific recommendations upon them. Some 
companies favour a number of car sheds so distributed over 
the various routes that the number of non-profitable car- 
miles run was a minimum. Some went as far as to suggest 
a small shed at or near each terminus, so that the traffic on 
that particular line would be adjusted to meet varying 
requirements. Speaking generally, seven of the 17 com- 
panies, and amongst these are those owning the greater 
number of cars, advocate concentration ; the remaining 10 
favour distributioh amongst several sheds. The writer con- 
siders that in many cases the additional maintenance 
expenses incurred by dividing the cars between a number of 
sheds havé not been sufficiently appreciated, and that too 
much importance has been laid upon the cost of running 
idle cars to and from the main depot. He is of opinion that 
so long as not more than 100 to 150 cars are required for 
any system one shed is best, but that for large undertakings 
several car sheds, each having accommodation for the above 
number of cars, will prove most economical. This conclusion 
is in general accordance with American practice, where a 
small number of large ear sheds is the rule. 

The time at the disposal of tbe Congress being limited, 
M. Trautweiler was thanked for his paper, and M. Ziffer, of 
Vienna, President of the Board of Directors of the Local 
Railways of Bukovina, was called on for the last paper of 
the morning, entitled * Systems of Traction." This proved 


` to be one of the most valuable and interesting pupers sub- 


mitted to the Congress, dealing, as it does, in an exbaustive 
manner with the various types of conduit and surface 
contact systems of electric tramways which from time to 
time have been proposed by sanguine inventors. It is 
interesting to note that for each 100 kilometres of track 
electrically equipped, of which returns have been received, 
82 employ the overhead trolley, 7 а conduit system of one 
type or another, and 11 are worked with cars carrying accu- 
mulators. Dealing first with conduit systems of working, 
the writer gives a history of early efforts, and then proceeds 
to describe in detail the conduit lines at Brussels, Paris, 
Buda-Pesth, and Vienna, giving, wherever possible. the costs 
of construction and operation. The second portion of the 
paper collates the information at present available regarding 
the surface contact systems of traction which are so con- 
stantly being introduced to public notice. The Schuckert 
System, as employed on a short line at Munich, the 
Claret-Vuilleumier at Lyons, the system perfected by the 
Thomson-Houston Company, of Paris, and installed at 
Monaco and Monte Carlo, the Diatto system as tried at Tours, 
and since adopted at Paris, and the Lorain system recently 
placed in use at Wolverhampton, all receive notice. The 
writer concludes by pointing out the real need for a reliable 
Surface contact system, and remarks that at present all 
Systems in use partake more or less of an experimental 
character. 

For the afternoon, a visit was arranged to the power 
station of the Central London Railway at Shepherd’s Bush. 


(To be continued.) 


THE CONTINENTAL ELECTRICAL 
ENGINEERING INDUSTRY. 


THE GERMAN FINANCIAL POSITION CONTINUES UNSATISFACTORY.— 
Тн FuLL EFFECTS OF THE DEPRESSION NOT YET 
ASCERTAINED. 


Ir is now almost certain that bottom has been toucbed in the 
depression which prevails in tbe German electrical engineering 
industry, but one cannot be so confident that the full effects of 
over-speculation and recklessness in the past have yet been revealed 
to the public, although the lapse of time will tend to throw more 
light on the subject. As bearing on the present position of affairs, 
it may be well to refer to the opinions expressed by а prominent 
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person in the Berlin banking world, which apparently controls the 
destiny of the trade in so far as new promotions and increases of 
capital are concerned. although any such financial traneactions are 
entirely out of the question either now or in the immediate future, 
owing to the dieappointments of recent years This gentleman 
states that it is possible that more activity exists at present, but it 
is due to the acquisition of orders in sharp competition with neigh- 
bours seeking for employment for their works. The time for 
syndicates in the electrical industry is past. In the golden era for 
this trade there was no limit to transactions, and scarcely any 
control was exercised in regard to the estimates of abnormally high 
profits. Each establiehment worked for a syndicate, or, what was 
more remunerative, for itssubsidiary company, and it could arrange 
matters as it liked. At present, however, the question of making a 
profit on manufacturing operations is scarcely taken into considera 

tion, and it not infrequently happens that one firm is beaten in 
competition because its neighbour has tendered at from 15 to 20 per 
cent. lower in price. The authority proceeds to remark that the 
banks which are interested in certain manufacturing companies are, 
unfortunately, unable to decide whether or not the works belonging 
to these companies shall be sbut down. Apprehensions are enter- 
tained that if due regard were had to the scarcely tenable situation, 
the not inconsiderable quantity of securities still in first hand— 
that ie, in the possession of the banking institutions - would 
seriously depreciate, and the consequence is that individual works 
are maintained with infivite trouble and sacrifices In this respect 
the industry is in a most unhealthy condition, and an improveme.t 
will only take place when the actual complexion is made kuown, 
and it is plainly indicated to the shareholders that instead of par- 
ticipating in profit earnicg companies they are interested in 
unremunerative undertakings. These facts, the banking authority 
concludes, are in no way altercd by the similar phrases used in 
different company reports as to the activity in employment, 
improved prospects, and во forth. | 

It is little wonder that, apart from having been severely hit by 
the decline in the copper market last year, the German electrical 
companies, in conjunction with other consumers of copper, are up 
in arms sgainst the suggestions which have been made in Parlia- 
ment and in other quarters in favour of the imposition of an import 
duty oncopper. The consumption of copper in the Fatherland bas 
now reached a formidable figure, and it is estimated that the 
requirements of the electrical industry alone during the past three 
years bas averaged 50,000 tons per annum. What electrolytic 
copper is produced in Germany is turned out in diminishing 
quantities, and the greater portion of tbe demand has therefore to 
be met by imports from the United States. At present the exports 
of electrical manufactures in which copper is used amount to 
£5,000,000 per annum, and it is considered that this trade would 
break down in the event of a duty being imposed on copper, and 
that England and the United States, which obtain supplies of 
copper free of duty, would thereby benefit to the detriment of 
German firms. The latter have accordingly addressed petitions to 
the Government in opposition to & duty on copper, but the Tariff 
Bill Commission, with its paid members, is unable to make much 
progress, and has not as yet reached the listed positions for metals 
and machinery. 

The voice of rumour is again busily occupied in prognostications 
concerning the financial resulta of some of the electrical companies. 
In the case of tne Schuckert Company, which earned a profit of 
£312,000 in 1900, and yet was compelled to pass its dividend, it is 
reported tbat no distribution will be made for 1901. The Lahmeyer 
Company, which divided 10 per cent. among ite shareholders a 
year ago, is also credited with the intention of devoting the profits 
earned during 1901 to the purpose of writing down depreciation 
and strengthening the position of the company. There is, however, 
no reliability to be placed on these rumours, although the forth- 
coming reports should show the actual position of affairs. The 
Allgemeine Company, of Berlin, whose general director (Herr W. 
Rathenau) is retiring, is said to be waiting the appearance of the 
Schuckert balance-sheet before proceeding with further negotia- 
tions respecting the establishment of a community of interests 
between the two companies; but the difficulty of affording employ- 
ment for the Nuremberg company's 20,000 workpeople seems to be 
one of the stumbling blocks in the way of an arrangement being 
concluded. 


GERMAN COMPANIES. 


The directors of such a well-known firm as the Felten and 
Guilleaume Company, of Mulheim-on-the-Rhine, whose ordinary 
meeting has just been held at the Carlswerk, have considered it 
advisable to refrain from recommending the payment of a dividend 
for 1901, whereas 10 per cent. was distributed a year ago. Little 
information is available concerning the causes of the unfavourable 
results, but it appears that, after providing for depreciation to the 
extent of £34,730, as against £42,554 in 1900, and transferring 
£2,576 to the legal reserve fund, the net profits amount to £88,073, 
as compared with £339,866 in the previous year. The surplus has 
been disposed of by placing £7,500 to a fund at the disposal of the 
board of supervision, £2,500 to the officials’ pension fund, and 
£50,000 to the special reserve fund, whilet the balance has been 
carried to the next account. 

The report of the Mix & Genest Telephone and Telegraph Works 
Company, of Berlin, states that the economic depression which 
commenced in the summer of 1900 affected the position of the 
company during 1901, in so far that the development and extension 
of the undertaking did not progress to the extent that might have 
been expected from previous experience. The capital of the company, 
which, in the preceding year, amounted to £130,000, on whicha divi- 
dend at the rate of 14 per cent. was pid, now amounts to £180, 00, 
and a distribution of 9 per cent. has been made for 1901. 


As far as 


figures are concerned, the gross profits reached £30,290, as compared 
with £38,000 in 1900, and after writing off £9,186 for depreciation, 
as against £11,702, the net surplus amounted to £21,004, as compared 
with £26,300 in the previous year. Herr Genest i the. 
shareholders at the recent meeting that, having regard to the 
question of competition, it was impossible to give any details oon- 
cerning the workiug of the company's branches, although he men. 
tioned that those at Hamburg and Cologne had yielded a curplos 
of from 8 to 10 per cent. on the capital employed, in addition to the 
payment of interest thereon. With regard to the London branch, 
the company's report states tbat this severely suffered from the. 
continued unfavourable conditions of the lish trade and the 
difficult manufacturing circumstances, but the rs hope that, 
with the return of the normal conditions, the activity of the branch 
will again successfully develop and prove of advantage: The 
directors, speaking from a general standpoint, refrain from 
expressing an opinion on the course of business during the present 
year. | 

The position of the South German Cable Works Company, of 
Maunheim-Neckarau, affords a striking commentary on the general 
idea that the establishment of a “community of intereste" mast 
lead to the mutual advantage of those participating in any such 
arrangement. At the end of 1900 the South German Company, 
which earned and distributed for that year a dividend at the rate of 


. 


, 9 per cent., entered into a community of interests with the Mann- 


heim Telegraph Wire and Cable Works (late C. Schacherer) Opm- 
pany, which provided for an intercbange of shares, and of directors 
between the two companies. The South German Comp my, whose 
works are situated at Neckarau, manufactures heavy types of cables, 
whereas the Mannheim Company, whose factories are located on the 
Waldhof, produces the lighter classes of goods, and at the time of 
the new arrangement it had just abeorbed two smaller enterprises 
carried on at Stuttgart and Berlin. This fact has apparently led to 
a dislocation of business, which has not been improved by, the 
Neckarau works being under one management, and those on the 
Waldhof under independent control, and the general result is shown 
in the report which has now been issued by the directors of the 
South German Company for 1901. The report indicates that the 
company, which has a paid up capital of £150,000, has incurred a 
loss on manufacturiog operations amounting to £2,420, whilat on its 
holding of £25,000 in shares in the Mannheim Company, it has 
been found necessary to write off £22,500 in consequence of the 
latter having closed its financial year with a deficit approximating 
to that sum. The final result of the South German Company for the 
year, after absorbing the reserve fund, is a debit balance of £20,550. 
This unsatisfactory position of affairs is attributed to the un- 
favourable economic situation, the depreciation in stocka due to the 
decline in copper prices last year, and the large sacrifices consequent 
on the acquisition of the before- mentioned businesses by the Mann- 
heim Company. It is now proposed to extinguish the deficit 
reducing the share capital from £150,000 to £120,000, and to abso 
the undertaking of the Mannheim Company, whose shares are 
entirely held by the South German Company, although the 
management has been hitherto independently conducted. 

The Land and Marine Cable Works Company, of Oologne- 
Nippes, which was formed in 1898 with a capital of £150,000, by 
the Disconto Gesellschaft and other prominent banking institu- 
tions, was successful in distributing 10 per cent. for 1900, but no 
dividend whatever has been paid for the past year on an increased 
capital amounting to £262,500. According to the company 's report, 
the working results were disadvantageously affected by the collapse 
in the copper market which took place shortly before the end of the 
financial year, and which by depreciating the stocks, caused a con- 
siderable portion of the profits on manufacturiog to be absorbed. 
After providing for depreciation and writing down to par value 
the shares held in the Rieben Cable Company, of St. Petersburg, the 
net profits amount to £3,747, which has been partly carried forward. 
This Russian company, which has hitherto manufactured i 
wires and cables without armour, was occupied during the year in 
installing plant for the production of lead-covered cables and in 
equipping copper rolling and wire drawing mills; and it has, there- 
fore, not yet been able to work at a profit. The shares in the 
Russian company are now booked by the Cologne company at the 
par value of £84,435, and in addition to these the company is also 
interested in the North German Marine Cable Company, of 
Nordenham, which has apparently not yet earned any divisible 
profits. The hope is expressed by the directors that notwithstand- 
ing the unfavourable position of business in general and the keen 
competition which prevails, the company will be able to realise 
satisfactory profits during the current year. The results of certain 
other German companies are briefly indicated below :— 


Results for 1901. 


United Electrical Works, Dreeden ... £16,600 deficit. 
Northern Electric and Steel Works, Dantszic 19,200 „ 
Poschmann & Co., Dresden ... e 5. 0 46820 „ 
Bavarian Helios Company, Munich... 30.000 „ 
Duisburg Cable Company . 12,3980 „ 
Welter & Co., Cologne ie: is з 7.740 „ 
Wilhelminenhof Cable Company, Berlin 3,400 profis. 
Electra (Schuckert) Company, Dresden 5,273 „ 


FRENOH AND OTHER COMPANIES 


The French Thomson-Houston Company, of Paris, has had to 
suffer from the depression which prevails in regard to traction 
shares in that country. During the past year the company realised 
a manufactaring protit of approximately £262,000, but against this 
has to be set a depreciation of securities to the extent of £290,000. 
By drawing, however, on two reserve funds it has been possible ta 
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show a net profit of about £80,000, out of which a dividend at the 
rate of 5 per cent. bas been declared on a capital of £1,600,000. 

The French Electro-Metallurgical Company, of Dives, which 
realised a profit of £46,000 in 1900, has closed the past financial 
year with a loss of £65,700. This deplorable result is mainly due 
io the decline in the price of copper, which had to be written down 
tmm £78 to £48 17s per ton, causing a loss of £60,000, 
whilst other cauaes are to be found in the unfavourable course of 
hasiness, the high prices of coal and the increase in wages. The 
sppropristion of а epevial reserve fund has reduced the deficit to 
£25,980. It is expected that more satisfactory results will accrue 
doring the present year in view of the receipt of more profitable 
orders and the improvement in the price of copper. 

The Société Financiére de Transports et d’Enterprises Indus- 
trielles and the Société Générale Belge d'Enterprises Electriques 
are two Belgian companies which were formed by tbe financial 
gmap associated with the Union Electricity Company of Berlin and 
L. Loewe & Co. of the same city. In the case of the first-mentioned 
Belgian company, which has а capital of £600,000, the past year has 
closed with a loss of £23,780 owing to the necessity of writing down 
tbe value of the securities held in various electric tramway under- 
takings in Belgium, Italy, France, and other countries. The com- 
pwy declared a dividend at the rate of 3 per cent. for 1900, which 
wus the second year of its existence. The Société Générale, which 
je financially interested ‘п similar undertakings, has a capital of 
£380,000. g 1901 it earned & net profit of £10,530 as com- 
with £14,950 in 1900, and the shareholders have received a 
dividend of 4 per cent. as against 5 per cent. in 1900. 

The directors of the Ganz Co., of Buda-Pesth, who entertained 
apprebensions in 1900 in regard to the gradual decline in trade, 
fond tbeir fears fully realised during the following year, as is 
shown by the report which was recently approved by the sbare- 
bolders. In 1900 the value of the turnover amounted to 34,500,000 
kronen, whereas the volume of business transacted last year only 
reached 28,500,000 kronen, and the net profits declined in the same 
period from 1,568,140 kronen to 782,300 kronen, which has allowed 
of tbe payment of & dividend at the rate of 100 kronen per share. 
During the second half of 1901 there was a lack of employment in 
the brauches at Leobersdorf and Ratibor, and an improvement in 
the general position is not expected to take place until the depres- 
sion passes AWAY. 

The Aluminium Industry Company, of Neuhausen, which has a 
share capital of 4820, 000, and a bond iesue of £240,000, bas been 
mo ersful in maintaining its position during 1901. In 1896 it paid 
a dividend at the rate of 10 per cent., in 1897 12 per cent., 1898 
13 per cent , 1899 `3 per cent., and in 1900 124 per cent., whilst the 
distnbution bas again been advanced to 13 per cent. for the past 
year. The gross profits amounted to £84,653, as compared with 
£84,366 in 1900. The company's report, which does not afford any 
information concerning the production and sales of aluminium, 
mates that, owing to the severity of the competition of American 
and French works, the prices gradually declined to the lowest level, 
ud that only by means of a large output and modern methods of 
meaufacture was it possible for the company to work at a profit. 
It then proceeds to refer to the formation, last November, of а 
combination of all the existing aluminium works, the object being 
not to advance prices, but to maintain them at such a level as will 
tend to increase the use of aluminium in other directions than those 
obtaining at present. Since the issue of the report the company 
hag secured option of & process for treating crude iron, and 
especially scrap iron, for the production of a good quality of steel. 
Experiments have been made in this direction on a small scale, but 
u would be premature to form ány definite opinion as to the value 
of the process. — 

The Rossia Union Electricity Company, of St. Petersburg, which 
vM founded in 1898, and is largely supported by the banking 
tyndicate associated with the Union ectricity Company of Berlin, 
ia now completed ite first manufacturing year with a loss of 
790,000 rouble- on a capital of 6,000,000 roubles. The report 
tHribates the unfavonrable resnita to the oppressive competition of 
foreign firma, which is facilitated by the existing Russian customs 
Ww f, and the «rders which were only obtained after considerable 
konble had to b accepted at prices which resulted in loss. It is, 
bowever, boped that an improvement will take place, seeing that 
the Minister of Finance has decreed that only native productions 
we to be used in the execution of Government orders. In addi- 
tion to this, the electrical industry is expected to benefit from the 
orders given to Russian iron and engineering worke and the 
impending conversion of horse tramways to electric traction. 


THE PROGRESS OF ELECTRIC SPACE 
TELEGRAPHY.* 


By G. MARCONI. 


(Continued from page 36.) 


Plor. 0, J, Lope, in a report of his experiments ín magnetic 
ee telegraphy, mentions that he was able to interfere with the 
ing of the ordinary wire telephone system in the city ‘of Liver- 


паши delivered at the Royal Institution, London, on 
1 Jane 13th, for a copy of which we are indebted to Marconi’s 
ph Oompany, Limited, 


Pool. Sir W. H. Preece has also published results which go to show 
JJC dub darse eee ae 


that it is possible to pick up at a distance on another circuit the 
conversation which may be passing through a telephone wire 
Abont two years age at Cape Town it was found impossible to work 
the cables landing there during certain hours when the electric 
tramways of the town were running, and the matter became 
subsequently the subject of litigation between the companies 
concerned. 

Prof. Fleming, who has witnessed the workirg of a great number 
of syntonie wireless telegraph stations, was sufficiently impressed by 
what he saw to make the following statement in his Cantor lectures 
on “ Electrical Oscillations and Electric Waves,” delivered before 
the Society of Arts in December, 1900: Тһе objections as to inter- 
ference of stations which imperfectly informed persons are in the 
habit of raising with regard to Mr. Marconi's system of wireless tele- 
graphy, as a matterof fact, no longer exist.” 

I shall now say a few words on the subject of the detector of the 
electric waves, called sometimes “the electric eye," which consists of 
that essential part of the receiving apparatus especially affected by 
the electrical oscillations. 

In all wireless telegraph apparatus used up to quite a recent date, 
a detector, now called a coherer, has been employed. This 
detector is based on discoveries and observations made by S. A. 
Varley, Prof. Hughes, Colzecchi, Onesti, aud especially Prof. 
Branly. Prof. O. J. Lodge has made large use of tbis apparatus, which 
he first named "''coherer," in the very numerous experiments and 
studies he bas carried out on the effects produced by Hertsian 
waves. 

The form of coberer I have found most trustworthy and reliable 
for long-distance work consists of a small glass tube about 
4 centimetres long, into which two metal pole-pieces are 
tightly fitted. They are separated from each other by a small gap, 
which is partly filled with a mixture of nickel and silver filinga. 
Provided such a coherer is properly constructed and the tapper and 
relay in good adjustment, it proves to be quite reliable when within 
the range of the transmitting station. 

Experiments with syntonic systems have, however, shown that 
certain kinds of coherers can be far more advantageously employed 
tban others. One apparently all-important condition is that the 
resistance of the coherer in its sensitive state, or after beiug tapped 
should appear to be infinite when measured with an E.M.F. of about’ 
1 volt. 

If the tapping does not entirely do away with the conductivity 
of the filings very poor results are obtained, which can be ex- 
plained as follows:—According to the systems I have described, 
electrical syntony between the transmitter and receiver is depen- 
dent on the proper electrical resonauce of the various circuits of 
the transformers used in the receivers. The condenser and 
secondary of the transformer must not be partially short-circuited 
by the coherer, otherwise the oscillations cannot mount up or sum 
up their effect, as is essential in order to produce the difference of 
potential at the ends of the coherer necessary for breaking down its 
resistance, but the electrical oscillations will leap across the con- 
ductive coherer without causing it to record any signal Of course 
the condenser is short-circuited when the filings cohere under the 
influence of the received oscillations, but іп this case the signal 
is already recorded, and the tapper at once restores the coherer to 
its non-conducting condition, and in this way restores its tenei- 
tiveness. 

By using coherers containing very fine filings the necessary con- 
dition of non-conductivity when in a sensitive state is obtained. 

Coherers bave lately been tried which will work to «4 certain 
extent satisfactorily, without the necessity of employing any tapper 
or decoherer in connection with them. Nearly all are dependent 
on the use of & carbon microphonic contact or contacts, which 
possessthe curious quality of partially re-acquiring spontaneously 
their high resistance condition after the effect of the electrical 
osrillations has ceased. This enables one to obtain a far greater 
speed of reception than is possible by means of a mechanically 
tapped coherer, the inertia of the relay and tapper which are 
used in connection with it being necessarily sluggish in their 
action. 

1а all these self-decohering coherers a telephone, which is affected 
by the variations of the electric current, caused by the changes in 
conductivity of the coherer, is used in place of the record ing instru- 
ment. It has not yet been found possible, so far as I am aware, to 
a:tuate a recording iustrument or a relay by means of a self-restor- 
ing coherer. 

The late Prof. Hughes was the first, I believe, to experiment 
with, and receive signals on, one of those coherers associated with 
a telephone. His experiments were carried out as early as 1879, 
and I regret that this pioneer work of his is not more generally 
known. 

Other self-restoring coherers were proposed by Profs. Tommasina, 
Popoff, and others, but one which has given good resulta when syn- 
tonic effects were not aimed at was (according to official information 
communicated to me) designed by tlie technical personnel of the 
Italian Navy. This coherer, at the request of the Italian Govern- 
ment, I tested during numerous experiments. It consists of a glass 
tube containing plugs of carbon or iron, with between them aglobule of 
mercury. Lieut. Solari, who brought me this coherer, asked me to call 
it the Italian Navy Coherer. Recently, however, a technical paper 
gave out that a signalman in the Italian Navy was the inventor of 
the improved coherer, and I was at once accused in certain quarters 
of suppressing the alleged inventor's name. I therefore wrote to 

the Italian Minister of Marine, Admiral Morin, asking him to make 
an authoritative statement, to which I could refer in tbe course of 
this address, of the views of the Italian Admiralty on the matter. 
The head of the Italian Navy was good enough to reply to me by 
a letter dated June 4th, in which he makes the following state- 


ment, which I bave translated from the original Italian :— 
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“ The coherer has been with good reason baptised with the name 
of ‘Italian Navy Coherer, as it must be considered fruit of the 
work of various individuals in the Royal Navy and not that of 
one." 

These non-tapped coherers bave not been found to be sufficiently 
reliable for regular or commercial work. They have a way of 
cohering permanently when subjected to the action of strong elec- 
trical waves or atmospheric electrical disturbances, and have also 
an unpleasant tendency towards suspending action in the middle of 
а message. The fact that their electrical resistance is low and 
always varying, when in a sensitive state, causes them to be unsatis- 
factory for the reasons I have already enumerated when worked in 
connection with my system of syntonic wireless telegraphy. 

These coherers are, however, useful if employed for temporary 
tests in which the complete accuracy of messages is not all. 
important, and when the attainment of syntonic effects is not aimed 
at. They are especially useful when using receiving vertical wires 
supported by kites or balloons, the variations of the height of the 
wires (and therefore of their capacity) caused by the wind making 
it extremely difficult to obtain good results on a syntonic receiver. 

Coherers have long been considered as cons'ituting almost the 
essential basis of electric space telegraphy, and although many 
other detectors of electric waves existed, none of them possessed a 
Beneitiveness which even approached that of a coherer, and most of 
them were also unsuitable for the reception of telegraphic 
messages 

With a view to producing a receiver which could be worked at a 
much higher speed than a coherer, I was fortunate enough to 
succeed in constructing a magnetic detector of electric waves, based 
on a principle essentially different from that of the coherer, and 
which I think leaves all coherers far behind in speed, facility of 
adjustment, and efliciency when worked in tuned circuits. This 
detector, wbich I bad the honour of describing in detail before the 
Royal Society yesterday, possesses, I believe, a sensitiveness which 
surpasses that of the best coheiers. 

The magnetisation and demagnetisation of steel needles by t'e 


effect of electrical o+cillations has long been known, and was noted 


especially by Prof. T. Henry, Aloria, Lord Rayleigh and oth: rs. 
Mr. E. Rutherford also has described a magnetic detector of electric 
waves based on the partial demagnetisation of a amall core com- 
posed of fine steel needles pr:viously magnetised to saturation. By 
means of а maguetometer, Mr. Rutherford succeeded in 1895 in 
tracing the effects of his electrical radiator up to a distance of three- 
quarters of a mile across Cambridge. 

But Mr. Rutherford's arrangement is not suitable for the reception 
of telegraphic messages in cousequence of the fact that a careful 
process of re-magnetisation, which requires some time to effect, is 
necessary in order to restore its sensitiveness after the receipt of 
each impulse Mr. Rutherford's arrangement is also considerahly 
less sensitive than a coherer. í | 

The detector which I am about to describe is, in my opinion, 
based upon the decrease of magnetic hysteresis which takes place 
in iron when under certain conditions it is exposed to the effect of 
high frequency oscillations or Hertzian waves. 

As employed by me, it has been constructed in the following 
mapner:—On a core of thin iron or steel, but preferably hard- 
drawn iron, are wound one or two layers of thin insulated copper 
wire. Over this winding insulating material is placed, and over 
this again anotber longer winding of thin copper wire contained in 
anarrow bobbin. The ends of the winding nearest the iron core 
are connected, one to earth aud the other to an elevated conductor, 
or they may be connected to the secondary of a suitable receiving 
trai sformer or intensifying coil, such as are employed for syntonic 
wireless telegraphy. The ends of the other winding are connected 
to the terminals of a telephone or other suitable receiving instru- 
ment. Near the end of the core,or in close proximity to it, is 
placed a horse-shoe magnet, which by a clockwork arrangement is 
80 moved or revolved as to cause a slow and constant change or 
successive reversals in the magnetisation of the piece of iron. I 
have noticed that if electrical oscillations of suitable period be 
sent from a transmitter, rapid changes are effected in the magnetiea- 
tion of the iron wires, and these changes necesearily cause induced 
current8 in the windings, which in their turn reproduce on the 
telephone with great clearness and distinctness the telegraphic 
siguals which may be sent from the transmitting station. Should 
the magnet be removed or its movement stopped, the receiver 
ceases to be perceptibly affected by the electric waves, even when 
these are generated at very short distances from the radiator. 


(To be concluded.) 


NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


NEW PATENTS. 1902. 


Oomplled expressly or this journal by W. P. Твомрвои & Oo., Electrical bnient 
ents, нуч, Н Holborn, l. budon W. O., and at Liverpool, o whom al) 
inquiries «bould be addressed. 


14,158. "Improvements in brakes for railway trains, electric cars, and the 
lke.” Е. Ногрем. June 23rd. 


14,194. "Improvements in electrical interrupters.” L. G. NiLsoN and I. H, 
Кон. June 23га, (Complete.) 


14195. "Improvements in controllers for electric motors." L. О, Nitson and 
I. H. Кон. June 28rd. (Complete.) 


a 


14,196. ‘Improvements in driving mechanism for electric vehicles.“ І, ( 
N ILRON and I. H. Кин. June 28rd. (Complete.) ка, 


14,901. 
d 


* Improvements relating to trolleys or collectors for overhead electric 
con | 


uctors.“ А. FayoL. June 98га. 


14,202. ‘Improvements in self-regulating dynamos, specially applicab 
electric lighting of trains.” H. LEITNER and R. N. Lucas. June 228. е" 


14, 208. Improvements іп electro-gasoline vehicles.” L. G. N 
І. Н. Kun. June 28rd. (Complete.) 9 
14,2065. Improvements іп and relating to electrical sparking devices for 


explosion engines.” Н. C. Brasier. (Date applied for under Patents Acts 
1901, Febru i 


(Complete.) 


14,228. “Improvements in electro-magnetic friction clutches.” W, ScHUsTER 
and Н. Ast. June28rd. (Complete.; | 


14,270. ' Improvements in generators of electric ourrents, E. W. Sxurtn, 
June 94th. 


14,284 ''Improvements in and relatin to the generation of electricity." 
J. MiCDONALD. dune Ath. 2 ES 


14,286. “ Improvements in and connected with the control of electrical 


ropelled vehicles and trains." T. A. Hearsonm. (F. J. Sprague and В, 4 
arichoff, United States.) June 24th. Ё | 


14,298. “Improvements relating to the control of the speed of electric 
motors," H.H. Laks. (General Electric Company, United States.) June Mth 


14,294. ''Improvements in or relating to regulating deviées for dynamo- 


electric machines." H H. Laxe. (General Electric Company, United ) 
June 24th. 


14,295, “ Improvements in electric protection deviees.“ Н. H. Lang 
(General Electric Company, Uuited States.) June 24th. ; 

14,296. “Improvements in or relating to systems of electrical distribution.” 
H. H. Lare. (General Electric Company, United States.) June 24th. 


14,297. “Improvements in electric time switches." 
24th. (Complete.) 


14,819. ‘Improvements in electric incandescent lighting devices" C. 
SCHWABE. June 24th. 


C. F. Heata. June 


14,826. Improvements in switch-holders for incandescent lamps. О, 
ZIELINSEI, June 24th. 


14,829. ‘Improvements in storage batteries." G. C. Mangas, (The Smith 


. Storage Battery Company, United States.) June 24th. (Complete.) 


11.884. Improve ments in or relating to trolley whee's for eleotric tram · 
cars," F. J. W. HATOH. June 24th. 


14,844. ‘Improvements in or relating to electric arc lamps.“ H. BakMER. 
June 24th. 


14,848. ‘Improvements in electrically-driven centrifugal machines.” J. 
LAlbLlAw. June 2th. 


14,349. Improvements in electrostatic pan for measuring potentials,” 
J. Екнсовом and KELVIN & J. Wir, Lro. June 24th. 


4 
14,878. “Improvements in the modes of, and in apparatus for regulating the 
charge and discharge of storage batteries ured in conjunction with d 
electric machinery for supplying electric energy." THe LANCASHIRE MO 
AND Mutor Company, LIMITED, and R. S. McLEop. June 26th. 


14,874. "An improved swivelling electrical collector: trolley head.“ THB , 


NationaL Rar AND Tramway APPLIANCES Company, Lixrrep, and P. 
McCurLLocH. June 25th. 


14,984. “ Ап apparatus for observing the s arking of sparking plugs of motors 
ошо removing them from their ber.hs in the motori" С. жия, June 
th. à 


14,386. “Improvements in or relating to the electrolytio manufacture of 
chlorates and perchlorates.” P. L. E. LEbxRLiN. (Date applied for under 


Patents, &c., Act 1901, January 8th, 1903, being date of application in France.) 
June -5th. (Compl te.) | 


14.387. "Improvements in or relating to tbe electrolytical manufacture ot 
chlorates and perchlorates.” P. L. E. LEDERLIN. (Date applied for under 


Patents, &c., Act, 1901, January Bth, 1902, being date of application in Franoe.) 
June 25th, (Complete.) 


14,401. “Improvements in electric incandescent lamps." R. B. Кохвт. 
June 25th. ` 


14,426. Improve ments in carburettors for motor cars and other purposes. 
J. DUFFIELD, J. F. BENNETT and H. 8. Moonwoop. June 95th. 


Hicains. June 25th. 


14,480. “Improvements in type printing telegraphic instruments," F, H. W. 


\ 


* 


ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 899, High Holborn, W. O., and at Liverpool, price, post tres, М. 
(in stamps). } 


8,207. “‘Imprevements in intulat.d eleetrio conductors and proceso of and "- 


6 

ratus for making the samo.” W. S. Clark and @. M. Rupley. Dated May 8rd, 
Conductors are covered with amorphous cellulose (pyroxlin) dissolved methyl, 
alcohol and amyl acetate. The wire is fed from & drum through & covering 
bath having a grooved roller provided with scrapers. The coated wire then 
passes over a heated plate or other drying apparatus. The conductor then 

asses to a testing bath containing mercury or water, by which any flaws are 
detected: *The take-up drum is provided with a travelling guide traversed by 
means of a screw shaft. The screw shaft is driven by one or other of two 
pulleys provided with straight and cross belts, either pulley being ut into 
engagement by a clutch operated by a slide rod provided with adjus le stopt 
and a detent held in position by a jockey roller. 16 claims. 


8,208. ‘improvements ia potential electrie ewitehes or olrenit-breakers.” 
E. M. Hewlett. (Britieb а Company.) Dated May $га, 1900. The 


94 claims. 


| X 
8.228. “Improvements la plates for seosadary batteries.” P. Sehmitt. Dalai 
May 8rd, 1900. The иеги of M лала. DATTERS are each made of lead 
cast in the shape of а rectangular casing in which the active material а place’ 
The larger sides of the casing are provided with oonical holes havi drolpte 
forcing the metal inwards. The holes serve for the access of the electro 
and the burrs prevent the escape of the active material. The aye d 
for the negative plates is a mixture of 8 per cent. of litharge, and th ben 
sitive plates is a mixture of 80 per cent. of minium and 20 per cent, of litharge. 
claim. : 


ary lith, 1902, being date of application in Franoe.) June rd. 
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PROVISIONAL ORDERS, 1902. 


THE Board of Trade have issued the usual return, for the 
current year, of applications for provisional orders submitted 
to Parliament in the present session. 

There are several points of especial interest iu the 
decisions of the powers that be, that establish new precedents 
for the future, The number of applications shows à con- 
siderable falling off from last year, when 98 provisional 
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orders were granted, againet 64 only in the present session. 

Local authorities applied for 45 orders, of which 41 were 
granted, and the reasons for the refusal of the four »pplica- 
tions thrown out are significant. Private companies applied 
for 22 orders, every one being granted; іп one саве, where 
it was desired to incorporate two districts in one order, the 
Board of Trade objected, and, in consequerce, two orders 
were granted, making 23 in all. Local authorities attempted 
to obtain competing powers in the cases of Pokesdown 
(Bournemouth), Chiswick, St. Olave, and Southwark, but 
they did not succeed in either case, the applications being 
opposed by companies authorised to supply the respective 
districte. 

In another case (that of the Corporation of Camber well) 
the Board of Trade imposed conditions with respect to com- 
panies in possession, which the local authority objected to, 
and therefore abandoned their application. 

The Electric Lighting Act, 1888, disposed of all question 
of a monopoly in the supply of electricity, the terms of the 
Act being unequivocal on the subject. The clause reads us 
follows :— 

“The grant of authority to any undertakers to supply 
electricity within any area, whether gra ted by license or by 
means of a provisional order, shall not in any way hinder or 
restrict the granting of a license or provisional order to the 
local authority or to any company or person within the ваше 


area," 
No doubt the circumstances of each case rendered it. in 


' the'interests of the several localities, advisable to protect the 


companies from municipal competition: but it must not, b> 
overlooked tbat in principle no monopoly in the supply of 
electricity has legislative sanction. 

Competition has been allowed in several cases, especially 
within the metropolitan area, where it was considered 
desirable to give consumers the opportunity of obtaining я 
supply under either the alternating or continuous current 
systems; under the altered circumstances of the present 
day when long distance transmission and the supply in bulk 
are likely to supersede the old methods, it will be impossible 
to prevent competition between the great power distributors 
and those who adopt small local generating stations. 

Parliament does not do things ina hurry, and the political 
influence of local authorities is at all times a powerful brake 
upon its speed, but sooner or later improvements must 
be recognised, and the best systems prevail. 

The important developments in the generation and dis- 
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tribntion of electricity account, no doubt, for the falling 
off in the number of applications for provisional orders for 
isolated towns, and we may expect that in the near fnture 
the great power companies will be the principal applicants 
for powers to distribute, as well as to eupply electric energy 
in bulk. 

There are probably other reasons which immediately affect 
the number of applications for powers, apart from the 
consideration of the future comprehensive method of supply. 
Local authorities are perhaps pausing in their eagerness to 
trade in a business which experience prover to he pot onite 
so profitable to the ratepayers as they supposed. The 
difficulties in building up a businesa involving a change of 
habits and considerable expense to the consumers, are becoming 
more apparent as the annual results are analysed. The local 
authority feels all this more keenly than the expert company, 
for it is hampered in many ways in having to berrow and 
repay the necessary capital, restricted in such matters as 
the wiring and fitting of consumers! premises upon hiring 
terms, and unfitted for pushing a business it does not under- 
stand, Ratepayers are getting shy of the speculation at 
their risk, and are becoming more pronounced in their 
opposition to the raising of loans for such purposes. 

The annual accounts of the Electric Lighting Committees, 
when investigated by competent and indeper dent experts, 
warrant the suspicion of the ratepayers that little reduction 
in their burdens will come from trading in electricity, and 
some of the Councils are transferring their provisional 
orders to private companies competent to organise and carry 
on the business properly. In the present return of the 
Board of Trade transfers of provisional orders from local 
authorities to companies are notified in the cases of Airdrie, 
Ambleside, Birkdale and Ilfracombe, and others are agreed 
upon including St. Albans, Aylesbury, Chichester, &c., 
whereas there is no instance of a transfer from a company 
to a local authority. The Denton order taken in 1897 by 


the Urban District Council has been transferred to the 
Manchester Corporation. 


The case of Pokesdown, already referred to, has a further 
interest, inasmuch as it was granted to a company, although 
the consent of the local authority was refused, the Board of 
Trade exercising their right to dispense with such consent 
under the circumstances of the case. 

The application of the Bermondsey Corporation for an 
extension of their powers to their new area of Rotherhithe, 
is of especial importance, because the opposition of a gas 
company in their capacity of ratepayers resulted in Parlia- 
ment imposing a practically unworkable condition, viz.,that 
the price cbarged to the consumer should be such as to 
prevent loss to the ratepayers. This places the local 
authority on the horns of a dilemma, for if they charge too 
high, they will not get customers, and unless they do, they 
cannot cover working cost, interest, sinking fund, and 
depreciation. This is a severe blow to municipal trading in 
electricity, for if the gas, railway, and other large ratepayers 
combine against the grant of provisional orders to local 
authorities, they will no longer be granted. 

The interesting case of the Rhondda Valley Tramway 
Bill is important in it& bearing upon the question of the check 


it gives to reckless borrowing by local authorities for specu- 
lative purposes. 


— — 


The Committee did not think that the Council should 
expend £290,000 in constructing tramways which might 
not pay, but approved the preamble of the Bill, subject to 
the ratepayers being protected from loss, by the grant of a 
lease for 42 years to a company upon such terms as would 
be adequate for providing the requisite appropriations, sinking 
fund, &c., the company being compensated on the termina- 
tion of their lease on the terms prescribed in Section 43 of 
the Tramways Act, 1870, | 

The close of the South African War appears to have 
stimulated municipal borrowing, the loans for the six 
months ending June 30th last being £3,767,269 in excess 
of the amount raised in the corresponding half-year of 1901. 
The rates of interest have varied considerably, 3 per cent, 
stock being issued at 90 in the case of Taunton, up to 99 for 
a loan to the Corporation of London. 

Local authorities have to pay much higher rates of interest 
now than was the case a few years ago, when loans were 
obtained by a small borough at 1054. 

The efforts that are being made to render borrowing bv 
lecal authorities easier, by extending the period for repay- 
ment, aud especially in suspending the sinking fund during 
the first two or three years, would, if successful, have a 
dangerous tendency in removing the checks upon reckless 
trading and giving to the accounts for the time being 
a deceptive character, 


The Castelli 


Ox another: page we publish some 
Receiver. 


notes by Mr. Sullivan upon the Castelli 
tube, or new microphonic receiver, for wireless tele- 
phony. This instrument is a radical departure, which seems 
likely to have far-reaching results in aerology. Curiously 
enough, but for a recent controversy in a lay journal, we 
might not have heard for some time to come of the new 
apparatus und the important results obtained with it, 
alshough the admission of Messrs. Marconi & Co. that in 
their fascinating trans-Atlantic experiment of last winter 
they had employed a fe/ephone as the receiving instru- 
ment in Newfoundland first excited inquiry as to the 
particular type of receiver with which the telephore was 
joined up, when the now historic S’N’S, . .. in the Morse 
code alphabet were transmitted from Cornwall, whether 
through the medium of the :ether or the earth. As regards 
the susceptibility to atmospheric disturbances of the present 
filings coherers, the paper read by Captain H. B. Jackson, 
R.N., F.R.S., before the Royal Society in May last, and 
now just published, * On Some Phenomena affecting the 
Transmission of Electric Waves over the Surface of the Sea 
and Earth," throws waves of light upon the serious interference 
with signalling which is experienced from this cause, even 
in the Mediterranean. Captain Jackson's paper, which 
teems with practical information and suggestive ideas, 
is the more valuable because he was the earliest naval 
officer and independent worker in what is now termed 
wireless telegraphy. Tt must be satisfactory to know that 
as our own navy was the first to independently and officially 
recognise the advantages on warships of wireless signalling, 
so since then has it maintained its lead in this new field. 
We must heartily congratulate the Italian navy and 
Semaphorist Castelli upon the practical success of his 
brilliant and original idea. Speaking of the Castelli 
invention, the Pall Mall Gazelle of the 10th inst. says :— 
** One interesting feature of the case is that this beautifully 
sensitive instrument is unpatented, and can be employed by 


anyone who chooses to rival Signor Marconi in his efforts to 
annihilate space.” | 
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THR ELECTRIC TRAMWAYS EXHIBITION. 


(Continued from page 52.) 


nti, Lim ed, of Hollinwood, had а capital 
p RO The two main 


tchgegt : manufactures. 
bits werei(1) the Ferranti patent H.T. sub-station board, (2) the 


of their swi | 


Ferranti L.T. SwrrcHBoARD ror Lone Baron. 


р L.T. continuous current board. The Н.Т. sab-station board 


for use on a three-phase system, provision ies d m от con- 
e onary 


trolling two in-coming feeders, and the primaries of 
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FzsnawTI Н.Т, SWITCHBOARD ғов DUBLIN. 


“transformers, connected delta fashion, at the sub-station. A panel 
is provided for a foarth transformer, which can be used as a sub- 
'Kitute for any of the other three, in case any one of them ghould 
‘break down. This board comprises a very compact and easily 
operated gear, and safety as regards danger of shock is a special 
estare, all live parta being placed at the back of the cells, and out of 
Teach of the attendant. Great care has been taken to provide a 
seperate cell or compartment for each phase, so that short circuit- 
ing betwoen the phases is im ble. Nineteen similar boards are 
^44 present on order for the Dublin Corporation. Three generator 
Panels, forming a section of а L. T. continuous current switchboard 


are shown. One pole of the machine is provided with a combina- 
tion switch, which can be operated either as a hand release 
or by an automatic attachment placed in the panel below. 
other pole of the machine is provided with a knife or ee 
‘switch, a paralleling contact being provided in the. 

The above panels have been designed to be operated as folle :- 
When it is required to put a machine on to the bus bart the 
automatic swi.ch is first closed; the machine is then ran up to 
voltage, the knife or paralleling switch being placed on the рага! 
ing contact. Wnen the machine is at the same voltage as the 
bars, this switch is finally closed. Should there then ibeljany fault 


DrAGRAM OF CONNECTIONS AND CROSS-SECTION OF SWITCHBOABD 
= *® тов Lona EATON. 
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in the circuit, the automatic switch at once opens. It will be seen 
that with the above arrangement no plugging devices are required, 
and that the possibility of the switch attendant making mis- 
takes is reduced toa minimum. The machine ammeter is placed 
above the switches. A fuse may also be used if requi and 
placed below the knife switch. The bus bar voltmeter and parallel- 
ing voltmeter will be seen on the top of the board, within easy 
view of the attendant. Among the other exhibits on the stand 
were two rheostats of the Ferranti open type, in which the regu- 
lating switch and rheostats are combined in one apparatus No 
bunching of connections whatever is necessary with a rheostat of 
this 


type. 

Various types of oil break fuses were also in evidence. A Ferranti 
oil break switch of 600 Kw. capacity for alternating current work; 
& very compact form of starting switch and resistance for use with 
the Ferranti boards, and Ferranti edgewise ammeter in insulated 
case, intended for use on boards with pressures up to 10,000 volts. 
The main coil is outside the case, and entirely insulated from the 
moving parts of the instruments. A group of Ferranti continuous- 
current meters were exhibited, also a 75-ampere-meter in parte. 
These meters are fully described and illustrated in pamphlet 
No. 152, issued by Messrs. Ferranti, which can be obtained on appli- 
cation. | 

Messrs. Ferranti also exhibited a piston rod, crosshead, and con- 
necting rod of one of the four 2,500-1.н.Р. engines which they have 
in hand for the London County Council tramways. 

The exhibit of the Bergish Steel Foundry, of 39, Victoria 
Btreet, B. W., included a good selection of castings of high 
finish and uniformly dense texture. Samples were shown of main 
line and tramway truck sides, some of which are cast of weldable 
steel to enable truck makers to stock them and use them for various 
wheel bases by splicing them with а suitable length of flat rolled 
steel The tensile strength of these castings is given as 28—35 
tons per sq. in. with an elongation of 15—20 per cent. in 8 in. 
Other samples illustrated what surface hardness can be obtained on 
such castings, when tensile strength and elongation are not required 
to be so high. The tensile strength of very soft castings can be 
raised to over 65 tons per ва. in. The suitability of this material 
for tramway and railway wheel centres was illustrated by some 
finished samples showing the high polish obtainable with it. 
Some of the samples were twisted in a remarkable way to 
show the treatment this steel will stand in ite cold atate. The elec- 
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tric motor castings show thicknesses of # in. close to the thickest 
m of the castings. The machined surfaces indicate evenness, 
om from blowholes, and even softness throughout. The per- 
centage of carbon is stated to be below 0°2 per cent. 
Of special interest to tramway engineers was the firm's “ H. B." 


combined (compressed air) braking, sanding and life guard lower- 


ing apparatus, to which we made brief reference last week. It 
consists of compressor, compressed air reservoir, regulator 
and controller valve, brake cylinder, sanding tubes and fender 
cylinders. The controller valve has six positions:—Moving the 
handle to the right of No. 3, the “stop” position, “ exhaust ” 
and “ sanding " positions are reached. The latter are for the pur- 

of sanding the rails before starting, or while ascending an 
incline. Moving the handle to the left of the “ stop " position, the 
first braking peo is reached, and then the second “ braking 
position. With both of these movements automatic sanding of the 
rails takes place. Should there be danger of a person getting under 
the car, the controller valve would be moved beyond the second 
“ braking " ition, and com ed air admitted to the fender 
cylinders, whereupon the aard would be rapidly lowered and held 
down with a force of up to 100 Ibs. This effectually prevents 
limbs of persons getting below the fender. It is difficult for the 
car driver to mske a mistake with his apparatus, as he cannot 
а brake ” without sanding, and cannot lower the life guard without 
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having first passed the brake" positions. The automatic sanding 
of the rails, when braking, is, of course, a great advantage on greasy 
roads, where the best brake would be of no use unless sanding 
was done at the right time and place. The weight of the apparatus 
is given as below 4 cwt. Locking of the wheels can easily be 
avoided by setting the regulator valve at a moderate pressure. The 
brake cylinder with this pressure must be incapable of locking the 
5 any circumstances. 

vantages generally inherent to compressed air brakes, it is 
claimed that the source of energy "Supplied to the brake is inde- 
pendent of the current supply, and therefore available not only 
while the trolley is off the line, or the motor switched off, but also 
when the car is moving at a very low speed, which would not be 
sufficient to use the motor as generator for braking purposes; 
the air gauge in front of the driver is of great moral importance, 
and the whole apparatus is so simple and easily understood in all its 
details by drivers, that panic is declared to be out of the question. 
Practical results are claimed to support thistheory. Another advan- 
wee паар for such brakes ів that the motors are allowed to cool 
о. i e the car descends hills, and motor repairs are greatly 

Fuller details of this apparatus are given in an illustrated 
pamphlet issued by the firm, from which We gather that there are 
over 2,000 equipments in use, and over 1,800 trucks fitted with it 


on the Continent alone. Special success is claimed for it in Berlin, 
where, after a trial of three years with 100 cars, the system has been 
extended to 700 cars. The chief engineer of the Berlin Tramway 
Co. mentioned this brake at one of the meetings of the recent Inter- 
national Tramways Congress, and spoke very favourably of it. We 
are informed that the brake can also be arranged as an automatic 
brake, not only as regards braking and fender- lowering arrangement 
on the motor cars, but also with regard to the trailers. For this 
purpose the trailer would have to be fitted with its own air reser- 
voir, and with a tap or valve which would close automatically 
whenever the du bar enapped. The closing of this valve would have 
ihe trailer’s brakes on automatically. This 

system is not concesned with say i brake block, and is 
stated to be equally suitable for w traab og other brakes. 
[^w ED, of Soho 
Works, Bradford, exhibited working models of their menle 
packing, which is in sérvice at some 70 electric lighting and 
power stations, including such plants as that at Manchester, whose- 
the engines at all three stations, Dickinson Street, Bloom Street, 
and Stuart Street will be equipped with this device. Thé packing 
has been very extensively adopted for the largest and most powerful 
of the recent additions to the British Navy, and there was on 
exhibition a set of internal parte, duplicates of those supplied for 
H. M. S. Terrible. Gn the European Continent and in this country 
the system is running with steam superheated to 700* F., and with 
steam 3 to 300 Ibs. per sq. in. The company also exhi- 
bited their portable power drill, which works with steam orair. This 
machine is one of the most powerful of ite class now on the market ; 
it can drill a hole 1 in. т, 24 in. deep in cast-iron in 30 
seconds, with an air pressure of 80 lbs. per sq. in. Other exhibits 
were the Monarch pneumatic chipping and caulking hammer, and 
the C. and I. portable electrical drill, which was shown in operation. 
This machine consiste of an electric motor, sliding shaft and uni- 
versa] movement drill head. The motor is carried on two horizontal 
centres by a frame which may be moved at will in a complete circle 
on the carriage proper of the motor. On the top of the motor isa 
bracket carrying s hollow shaft, provided at one end with a spur 
wheel, which is driven from s pinion on the armature shalt. 
Through the hollow shaft slides a long shaft, the extreme end of 
which is connected with the drill head. The long shaft is slotted: 
for nearly ite whole length to fit a key on the inside of the hollow 
shaft. Thus the motor drives the hollow shaft by means of a 
pinion and spur wheel, the hollow shaft drives the long shaft by 
means of the key and slot, and the motion is transmitted to the 
drill head.’ The drill head is constructed with two pairs of bevel 
wheels (four wheels in all) in such a manner that the drill may be 
turned through а complete circle in a plane at right angles to the 
long shaft, and through an almost complete circle in the same plane 
as the long shaft. The switch for stopping and starting is fixed 
direct on the drill head, thus giving instant control to the man who 
is drilling. With this apparatus it is possible to drill in almost any 
conceivable position; the motor may be in any position on the 
ground, or detached from its carriage (which can be done instantly) 
and slung up in the air. The power of the drill is 14 B.. P., and 
thus will take approximately 1,300 watts. The cost of electrical 
power per B. of T. unit in most English towns with corporation 
supplies, averages 14. per hour, so that the energy to run the drill- 
ing machine will cost lees than 2d. per hour. 

essrs. Doulton & Co., Ltd., of Lambeth, S.E., were, of 
course, in evidence with their so extensively used stoneware conduits 
for electric lighting and tramway systems; also troughs for laying 
cables on the solid system, insulators for lighting and traction 
work, their patent water-softener, and other familiar lines. One of 
the items shown was a full-size section of an 18-way conduit, con- 
structed of three-way ducts built up in concrete, as carried out by 
them for various electrical tramways. 

Messrs. Fleming, Birkby & Goodall, Ltd., of Liversedge, York, 
showed their patent oilless (carbonated) trolley bushes or bearings, 
and overhead pulleys for tramway propulsion, which are being 
largely used by tramway engineers, because of their “ oilless 
lubricating qualities which ensure cool running with economy 


. and durability. In the accompanying figure we show one of the 


bearings, as supplied for machinefy shafting, motors, turbines, 


OILLESS CARBONATED BEARING. 


engines, &c., the principle being applicable to every type of 
rotary or sliding motion. Several styles of the Birkby trolley were on 
view, one being the self-righting head, fitted with complete ог 
partial swivelling motions, also for swivelling on а steel 
instead of the usual flange; another employing Birkby’s patent 
disc trolley wheel, in which the centre or wearing part can be 
renewed without necessitating the scrapping of the remainder of 
the wheel. 

The Glacier Anti-Friction Metal Co., Ltd., of 91, Quee" 
Victoria Street, E.C., showed their glacier anti-friction metal,. 
which is especially suitable for lining truck brasses, armature 
bearings, and, in fact, the bearings of all classes of high-speed 
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electrical machinery. It is being used by a large number of English 
and French tramways. They also made a display of finished 
brasses lined with glacier metal. 

Messrs. Babcock & Wilcox, Ltd., of Oriel House, Farringdon 
Street, E.C., showed a model of their well-known water-tube steam 
boiler, fitted with a B. & W. patent superhester. 

The Hadfleld's Steel Foundry Co., Ltd., Hecla Works, Shef- 
feld, showed samples of the Hadfield's improved patent point, 
100 ft., 200 ft. and 250 ft. radius, for ordinary girder rails and for 
the Demerbe rails, pointe fitted with a manganese steel renewable 
intersection piece and connected movable points. The Hadfield's im- 
proved patent pointe exhibited were made throughout of Hadfield's 
patent manganese steel, a material which is exceedingly tough and 
extremely hard. This unique combination renders it practically 
gomachineable, and the most durable material in the market for 

tramway points and crossings. It has been adopted in this country 
by many corporations for their special work. This point, which 
can be supplied ín any length from 5 ft. 6 in. to 15 ft., isyso 
designed that the tongues are of the maximum strength consistent 
with smooth running, inasmuch as they are the same width on the 
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HADFIELD'S SPECIAL Work AT BBADFORD. 


hase for their full length, instead of tapering towards the toe, as is 
аюу the case. To give this increased bearing, the body of the 
ES is undercut on each side. Another advantage is, that at the 

end a mild steel renewable bush is introduced, which is 
machined to fit the tongue, and a snug on each side of the point 
makes it impossible for the tongue to move out of its proper posi- 
Hon. The box on this type of point gives satisfactory drainage, 
and is so that it is suitable for the mechanism of either a 
movable or an automatic point; the conversion from one to the 
other can be performed in a few minutes without interfering with 
the track or interrupting the ordinary car service. 

Beveral examples of the Hadfield and Hatton type of combined 
wle plate and crossing were shown. It can be fixed in position 
very readily, the amount of material on the surface is reduced to a 
amimum, and effieient anchorage is obtained. Hundreds of these 
a have been supplied to the principal corporations in the 


The drain rails and drain boxes exhibited were of the Hadfield 
patent design, of which a considerable number are in use; besides 
Giving efficient drainage, the box is also an effective gas trap. 
Photographs were shown illustrating some of the special track work 
vustructed and supplied to, amongst others, the following Corpora- 
tims:— Sheffield, Bradford, Nottingham, Cardiff, Doncaster, Stock- 
port, Newcastle-on-Tyne, &c. 

We give a view of a complicated lay-out put down at Bradford 

Messrs Hadfield, 

Hadfleld's special car wheels shown were of the most improved 

type, Composed of a caat-steel centre and fitted with a rolled-steel 
- The makers have supplied several hundreds of these car- 

v none of which, they say, have failed to give satisfaction, 


of 82, Mark Lane, 


and they are prepared to guarantee their mileage. This, of 
course, varies according to the gradients on which the wheels 


are run. . ос 
On Stand No. 85 were exhibited a set of Hadfield's car w | 
which, for every jth in. wear per side, bave given a mileage of '] 
miles. Up to date, although only about half worn out, they have 
35,000 miles. Another interesting feature of these wheels is thefact 
that they have never been in the lathe, and the tread and flange are 
still in good condition. 4 
Several designs of tie-bars are shown. Other items inckaded in 
the Exhibition were illustrations of various of jointa, eam 
of best cast-iron brake-shoes, best tough cast-steel ons 
wheels suitable for tar wagons and barrow wheels, as well as cases 
containing samples of the various classes of hammers, picks, saw 
пала, 5 tools, &c., which Messrs. Hadfield are in a position 
supply. di 
At the stand of, Messrs. Foxcroft & Duncan, of Queen's Road, 
Dalston, a large variety of measuring instruments were exhibited. 
These included ammeters and voltmeters for central stations, of the 
sector pattern, with illuminated dials ; dead-beat moving-coil instra- 
ments of the edgewise and circular pat- 
terns; spring and gravity-controlled instru- 
ments, hot wire voltmeters, and' portable 
instruments of various types. The figure 
herewith shows one of their latest type of 
moving-coil dead-beat recording instru- 
ments for direct current. Other exhibits 
were examples of their hatchet and quiok- 
break witches, auto. cut-outs and cireuit- 
breakers, © Phœuiz,“ “ 8.8.” and Sappho" 
open and enclosed arc lamps, and switch- 
boards. ы 


Foxcrorr & Duncan DEAD-BEAT 
RECORDING INSTRUMENT, 


Messrs. Francis Morton & Co., Ltd., Garston, Liverpool, 


. showed steel poles for arc lampe and telegraphs constructed of 


riveted steel tubes with cast-iron bases, which screw on the bottom 
tube for fixing into the ground. These poles ate made of lengths 
from 15 to 60 ft., 3 in. diameter at the top, and tapering at the rate 
of 14 in. in8 ft. Over three-quarters of a million similar poles hav. 
been supplied to the telegraph department of the Indian Govern- 
ment by the company. Photographs and models of car sheds, iron 


buildings, fencing, &c., were exhibited, and specimens of un- 
climbable railings and gates. 


The swinging conveyor shown in operation by Mr. G. F. Zimmer, 
E.C., was a remarkable device. It con- 


sisted of two long troughs, mounted on numerous inclined 
spring legs; these were kept in rapid oscillation by a small 
crank and connecting rod, driven by а belt and pulley. The 
material to be conveyed was simply placed in the troughs, along 
which it travelled at a steady speed, the two troughs being 
arranged so as to carry the same material round indefinitely. 
Such trough conveyors can be built 300 ft. in length in one piece; 
they take very little driving power, have no bearings to lubricate 
(except the two which carry the crank shaft) and require no 
attention. The conveyor can be inclined st а considerable angle 
with the horizontal, without interfering with its working, and is 
suitable for carrying all kinds of solids, as well as coal and ash. 
Messrs. Holden & Brooke, Ltd., of Sirius Works, West Gorton, 
and 110, Cannon Street, E.C., brought prominently before tramway 
power station men their steam fittings and specialities. Their 
exhaust steam feed-water heater has recently been adapted for,the 
Manchester, Kalgoorlie (W. A.), and other electric generating 
stations. One of these, of the vertical pattern, for 150 gallons of 
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water per hour, and one of horizontal pattern for 100 gallons, were 
shown. The advantages of this heater are a floating head, with 
straight tubes free to expand and accessible internally for cleaning 
out scale во as to enable the efficiency of the apparatus to be main- 
tained. The. oil separator and automatic discharger forming 
Brogke's complete system for the automatic extraction and ejection 
af on from exhaust steam were- exhibited. The discharger was 
shown in operation under vacuum, and provided with glass casing 
to e&bibit the working of the automatio gear. The discharger is 
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VACUUM DISOHARGER. 


OIL SEPARATOR. 


Pavant ExmíavusT HEAD. AUTOMATIC INJECTOR. 
| Ногрвн & BRookm's SrBAM FrTTINGG. 

employed to automatically ejeet the collected oil and water when 
the separator is placed between the en and condenser. It will 
also drain exhaust main poekets, triple effects," or other chambers 
under vacuum, and live steam may be admitted to assist the dis- 
chasge. The exhaust head is for attachment to the open ends of 
exhaust and prevents the ejeetion of grease and water upon 
surrounding roofs and walls. . A number of these exhaust heads are 
at work on municipal electricity stations. Other exhibits at this 
stand were Brooke's patent separator or steam dryer, “ high- 

pressure steam trap, and the Sirius injectors. s 
At the stand of Messrs. Estler Bros., of 25, Laurence Pountney 
Lene, H. O., there was a good deal of “ Ambroin line material jsuch 
as i$ doing service on many of the more important tramway systems 
in the country ; third rail insulators, trolley standards, Wilkinson's 
trolley head, feeder pillars and section boxes, also the Garton 
Figttning trolley arresters, but the more impressive features were the 
Taylor track and the Hewitt and Rhodes pneumatic slipper brake. 
The Taylor truck has no solid forged side frames, but these consist 
of standard sections of steel, the advantage being that when repairs 
are required to be made owing to accident or ordinary wear and 
tear, they can bei readily carried out without waiting for special 
costly forgings. All parte of the truck are lipped and shouldered, 
one piece resting on another, and arranged to take the strain edge- 
wise. The various parts of the truck are held together by heavy 
bolts and nuts, the nuts being placed on the outside where they can 
readily be examined. The frame is rigidly connected at the four 
corners by heavy end bars, which keep the truck absolutely square, 
and the axles always run parallel to each other. The car body is 
not, bolted on to the side frame, but simply reste on the four full 


the journal boxes, through swinging shackles. The experience gai 
in the construction of railway rolling stock has proved that elliptio 
Springs tend materially to lessen the wear an 
body is not bolted to the side frame, it is said that not the slightest 
shock is transmitted to the car. The half elliptic springs receive 


tear. As the car 


it, but do not transmit it to the car. This enables the car to ride 
very steadily with a marked absence of teetering or pitching. The 
absence of teetering again increases the life of the motors and 
gears, as the load does not come alternately on the fore and aft motors. 
The J. 6. Brill Co., of 110, Cannon Street, had a special display of 
their well-known tracks, of which four were shown. One of. these 
is their solid forged-frame No. 21 E motor truck, with equal 
wheels, for two motors; another is their 37 G bogie truck, for a 
four-motor equipment, with the motors outside the axles, 
and having a wheel base of 4 ft. The Brill maximum traction 
truck, arranged for receiving a plough for use on conduit lines was 
shown, and a high-speed truck, type 27 E. The latter, which we 
illustrate, as used on the Brooklyn Elevated Railway, has the axle 
boxes fitted to receive third rail contact shoes; a special feature is 
the equalising bar and spring device, peculiar to the Brill design, 
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Baitt Hion-SPEsED TRUCK. 


and well shown in the figure. It is claimed that this system of 
spring-suspension reduces the tendency of the car to roll on the 
springs, and gives greater lateral stability to the car body, the 
spring base being exceptionally wide. The equalisers, cari led by 
spring links as shown, have the effect of making the motion of the 
car body only half as much as that of the wheel in passing over 
joints in the rails, &o. This is regarded by the makers as the 
greatest improvement in spring-suspension yet devised. These 
trucks are specially suitable for high-speed electric railway ser- 
vice, and have been applied on various American railways and 

Messrs. Crossley Brothers’ exhibit consisted of a double- 
cylinder vertical gas engine coupled to a dynamo for electric 
lighting ; one of their standard high-speed electric light gas engines 
of about 30 actual E. p., with starting apparatus; one of their 
ordinary low-speed gas engines of medium size, about 30 actual H.P.; 
one of their smallest gas engines, known as the “H” type, or 
3 actual H.P.; and an oil engine of type “ UU," of 23 actual HP., 
complete with its starter. The most important of these exhibits, 
and the greatest novelty, is, of course, the vertical engine, which was 
the first of its kind exhibited by this firm. It has many features of 
great interest. The engine has two cylinders, with both connecting 
rods leading on to the same crankpin. The cylinders are 111 in. 
diameter by 15 in. stroke, made with water jackets, and fitted with 
loose liners, in accordance with the firm’s usual practice. The 
engine framing stands on a massive casting. The crankshaft is 
made of mild forged steel cut out of the solid. An outside bearing 
is provided, and a pedestal, for carrying the outer end of the crank- 
shaft. The engine is fitted with an efficient high-speed p 
by means of which the speed can be adjusted at pleasure, an 
which automatically regulates the consumption of gas in proportion 
to the load on the engine. In addition each cylinder is provided 
with an automatic cut-off valve under control of the governor, 


which regulates the power given out by the working strokes, and 
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elliptic springs at the corners, and is only fixed to the truck by the 
bolte in the centre of the two end bars. This arrangement prevents 
the car body from being strained inany way when rounding curves. 
The springs are entirely elliptic. The truck frame is suspended at 
four points on each side, at each end of the half elliptic springs over 
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enables the engine to run without cutting out ignitions down to, or 
below, half load. Esch cylinder is fitted with timed ignition valves, 
and with patent safety gear to prevent it from turning the wrong 
way at starting. The charge is ignited by means of porcelain tubes, 
which are in duplicate, so as to prevent the engine stopping in the 
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event of one tube breaking. "Very efficient lubrication is provided, 
the oil being pumped to an oil box, from which it is distributed by 
means of pipes to the various parta. The engine has a heavy fly- 
wheel 7 ft. diameter by 21 in. wide. It is built for giving off about 
56 вн. р. when working with producer gas, at a speed of 250 revo- 
lutions per minute. Croseley’s patent starter 
is provided for starting, and the engine has 
all the usual accessories, such as gas bage, 
silencers, &c. The mecbanical efficiency of 
this engine is guaranteed not under 85 per 
dent., and the variation in speed, beth 
eyclical and governing, when running 
ata load between half power and full power, 
wil] not exceed 1 per cent. The engine is 
eoupled by means of one of Raffard’s 
patent elastic couplings toa Mather & Platt 
multipolar shunt wound dynamo. A very 
nest and light wrought-iron platform is 
provided, with ladder, &c., for getting to 
the cylinder and higher working parts of 
the engine. 

Referring to the firm's other exhibita, the 
high-speed engine is built with a single 
heavy fly-wheel 6 ft. 9 in. diameter, and has 
all Crossley's recent improvements. The 
ШАП engine is a comparatively recent 
addition to Mesars. Crossley’s list of sizes; 
it was designed with a view to meeting the 
demand for an engine of very small power, 
particularly for amateurs’ use, and is capable 
of giving a maximum of 1 H. r. actual.. Its 
consumption of gas is in proportion to the 
work required, and it occupies & very small space, 3 ft. in length 
by 2 ft. 5 in. in width. The oil engine is on similar lines to that 
which obtained the first prize at last year's Royal Agricultural 
Society’s trials at Cardiff, except that it is stationary instead of 
portable. It has two fly-wheels, 5 ft. 6 in. in diameter, and runs 
at а speed of 180 r.p.m., the consumption of oil being under 
three-quarters of a pint per actual H. .-hour at full load; this 
engine, we understand, bas the merit of being highly economical 
under varying loads, and great numbers are being used both at 
home and abroad, 

Тһе Harburg India-rubber Comb Co., of Hamburg, repre- 
vented by Mr, F. Winter, of 8, Redcross Street, E.C., showed 
accumulator boxes and various other ebonite productions used in 
electrical engineering, and an ingenious type of insulator for over- 
head trolley lines. This consisted of iron links completely 
enclosed in “Griffin” insulating material, a special kind of 
ebonite vulcanised on to the metal; the ends of the links 


" GRrFFIN" LINK INSULATOR AND EAR. 


Ме gripped in iron or gun-metal straps. Used alone, these 
form link strain insulators ; used in conjunction with ears bolted 
through the link, as in the figure herewith, they become double 
poll-off link suspensions, double insulation being necessarily 
Provided in. each case. The insulators thus formed are both 
mechanically strong and very light; it is stated that 14 millions 
of these have been sold during the last few years. 

The Western Electric Co., of 171, Queen Victoria Street, E.C., 
bad & very varied exhibit, including ceiling and desk fans, arc 
lampe, open and enclosed motors, paper-insulated and other cables, 

nes, and traction material. A bandsome portable telephone 
ut for field work was shown, as well as the Western Electric system 
ot tramway telephones, exchange and private line instruments, &c. 
Samples of cables laid ire wooden and earthenware tronghs filled up 
with compound, feeder pillars, joint boxes, &c., were also exhibited. 
dadging by the temperature at the time of writing, we should say 
that the large fans shown would be the most highly appreciated 
exhibits at this season. · 

Meurs. Askham Bros. & Wilson, Ltd., of Sheffield, had a 
ар; display of steel work. А special feature was the automatic 
movable point, which can be changed from the automatic spring 
type to the movable type in one minute. Various patent movable 
pointe, silent automatic points, drain rails and boxes, and examples 

automatic spring points made for a great number of the prin- 


cipal tramway systems of this country were shown: a of Great 
Britain, showing the places where Messrs. Askham’s work is 
in use, was an impressive witness to their activitv, while a number 
of photographs and drawings illustrated the details of some of the 
lay-outs constructed. Special steel joint plates and heel plates, tie- 


ASKHAM BROS. & Witson's BPECIAL WORK AT OLDHAM. 


bars, wheels and axles, platelayers' toole, &c., form parts of this 
most comprehensive exhibit. The illustration herewithfshows a 
portion of the special work at Oldham, carried out byi Messrs. 


_ Askham Bros. & Wilson, Ltd. e 


rz 

Messrs. Nalder Bros. & Thompson, Ltd., of 34, Queen 
Street, E.C., had an excellent exhibit of instruments of all kínds, 
and of circuit-breakers, &c. Amongst items of special interest, there 
was a large station voltmeter with double illuminated dial, which can 
be turned so as to face in any direction, and is a very convenient 
form of instrument for central station engine rooms. A Board of 
Trade panel was also exhibited, containing an ammeter, voltmeter, 
and the recording instruments necessary for making the teste pre- 


scribed by the Board of Trade. A feature of interest on this panel 


NAL DER BROS.“ DounrLm-FAom I.D. SECTOR VOLTMETER. 


js a special earth automatic, provided to protect the ammeter in the 
event of the passage of a large current to earth; if the current 
exceeds the safe reading of the instrument, the automatic short- 
circuits the ammeter, thus preventing all damage which might 
otherwise arise. 

There were several forms of switchboard panels exhibited ; there 
was a generator panel, containing ammeter, minimum reverse current 
circuit-breaker, tield regulator and D.P. switch, and voltmeter plug 
for plugging on to the station voltmeter, for paralleling the in- 
coming machine; a feeder panel, containing ammeter, voltmeter, 
and maximum circuit-breaker and switch; and a motor panel, con- 
taining starting switch, maximum and no-volt circuit-breuker, and 
the necessary instruments. There were also numerous portable 
instruments, both recording and of the direct-reading type, and 
bigh pressure voltmeters of various patterns, as well as largé edge- 
wise illuminated instruments, which can be made for either direct 
or alternating currente. A large number of circuit-breakers, 
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designed for almost very possible requirement, were shown, such as 
plain overload or minimum reverse-current type, overload and 


NALDER Bros.’ Maximum CIRCUIT BREAKER. 


underload combined, overload with no-volt release, and a small 
type of circuit-breaker, of which forms are made in any of the 
combinations described for the larger type. 


е The United Asbestos Co., Ltd., of Dock House, Billiter Street, 


London, E.C., the oldest firm im the European asbestos trade, had 
a most interesting exhibit of all kinds of asbestos goods, india- 
rubber goods, lubricating oils and greases, engineers’ tools, boiler 
fittings (asbestos packed and plain), and all engineers’ requisites. 
A large display was made of the company’s well Known patent 
“ Eclipse " and Gladiator” packings, aud Victor“ metallic joint- 
ing materials, which we are given to understand have been in con- 
tinuous use in H.M. Navy for 15 or 16 years past. A new departure 
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PIPE COVERING 
CELLULAR ASBESTOS PiPE CovERING. 


in boiler and pipe coverings (see illustration) was aleo on view. It 
is constructed in such a way as to ensure a large amount of con- 
fined air being around the boiler or pipe, which in itself is an 
excellent non-conductor, and when in combination with the corru- 
gated asbestos millboard, forms an ideal covering material. Among 
a large collection of engineers’ tools, the new patent “ Salamander ” 
self-centring vice is interesting. It is well worthy of the attention 
of all engineers who have occasion to use machine vices. 

The Patent Fibra Pulley Covering Co., of 217, Euston Road, 
N.W., showed two iron pulleys on a shaft, one faced with their 
special material, the other with a naked iron face; with the aid of 
a short belt and a set of weights, these were used to demonstrate 
the greater coefficient of friction with the Fibra covering than with 
the bare metal, the ratio between tight and slack side tensions 
when slipping begins being given as about 2:5 : 1 without the cover- 
ing, and from 6:1 to 9:1 when the pulley is covered. The 
reduced bearing friction, increased life of belting, and greater 
power transmitted with a given size of belt are strong arguments in 
favour of the covering, which is specially recommended for use with 
electrical machinery. 

The Crosby Steam Gage and Valve Co., of 147, Queen 
Victoria Street, London, E.C., who are the makers of the well- 
known Crosby steam engine indicators, had a showing on the 
stand of the Sturtevant Engineering Co., Ltd., of indicators and other 
steam specialities. They had a collection of five indicators coupled 
together electrically, showing how diagrams can be taken on five 
indicators simultaneously by operating one indicator only. The 
new reducing gear lately brought out by the Crosby Company 
was also on view. This reducing gear is attached directly to the 
indicator cock below the indicator, and provision is made for 
adapting the apparatus to strokes from 10 in. up to 72 in. by means 
of a nest of aluminium pulleys, which are attached in a convenient 
form to the main spindle of the reducing gear. The spring which 
provides for the return stroke of the drum is of spiral type instead 
of the coil spring attached on other gears. As being a new thing 
in pressure gauges, the Crosby p ode pressure gauge was 
shown, fitted with two Bourdon tubes, an arrangement which 
allows of the use of stouter tubee and fittings. The Bourdon 
tubes are attached to the gauge by means of screwed joints, no 
solder or brazing material being used. The base casting to which 


the tubes are screwed is carried up to the centre of the gauge, and 
supporte the quadrant and levers. This gauge has been found to 
be very suitable for high pressure steam, especially in positions 
where the gauge is subjected to a great deal of vibration. The 
renewable seat valve having V-shaped seata, known as the Crosby 
“ spring seat valve, which was well represented, has been success- 
ful when used with superheated steam. Many samples were shown 
of Crosby " pop" safety valves, sight feed lubricators, chime 
whistles, water relief valves and other steam fittings, also pressure 
recording instruments of various kinds. A convenient form of 
pressure recorder is that in which a circle of graduations syr- 
rounds the recorder chart; the gauge pointer records the actual pres- 
sure at any moment, while the pen arm makes a continuous record 
upon the chart. The Chapman Fullway gate valves, for which the 
Crosby Company are the sole agents in this country, were shown 
for pressures from 60 lbs. to 250 lbe. These valves are similar to 
those now being fitted in many of the steam mains of large electric 
lighting installations. 

The New London" dry seat for the tops of electric cars and 
outdoor use generally was shown by the patentee, Mr. Hu. 
Crichton, of 4, Derby Road, Liverpool. This seat is being tried 
on some of the leading tramway systems in the country, and it 
will perhaps be remembered that it secured the prize in the com- 
petition at the Exhibition held ia 1900. It is an automatic 
reversing seat, which can be macee rigid in fine weather, with a 
reversing back. There are no intricacies in ite action, and nothing 
to readily get out of order. Since the seat was introduced to the 
public in 1900 a number of improvements have been effected. An 
important feature is that, after considerable experimenting, the 
adaptation of the “New London” principle to ordinary electric-car 
seats has been successfully accomplished. Ordinary Slath seats can 
now be converted into New London” seats at a moderate cost, 
without removing the seate from their position. 

Card index systems, which might with advantage find a more 
extensive use in electric lighting and tramway undertakings, are 
shown by the Lyle Со., Ltd., of 26, Harrison Street, W C., who 
will send & set of catalogues on application; also by the Library 
Bureau, Ltd., of Bloomsbury Street, E.C. 

Messrs. D. Bruce Peebles & Co., of Edinburgh, maintained 
the excellent reputation they have established at all exhibitions 
where they have been in evidence. Quite an interesting collection 
of electrical machinery and parts had been brought together in 
an attractive way. Their three-phase standard P.P.P. motor (350 
B. H. p., 5,000 volts), for coupling direct to a sub-station tramway 
generator, was prominent. It runs at 240 revolutions per minute, 
42 periods, and the design is similar to that supplied to the South 
Wales powerscheme. Theirstandard 300-K w. traction generator formed 
a most appropriate exhibit, for machines of this type are on order for 
many tramways. The motor armature and bearings for a 100-B.H.P. 
electric locomotive (500 volts) were shown so that the motor chord 
windings might be inspected. An 184-н.р. three-phase crane crab 
motor, also motors for wiring and other work, a milking booster, and 
many other things were to be seen. 


( To be continued.) 


THE REPORT OF THE COMMISSION ON 
WATER-TUBE BOILERS. 


TuIs report, now issued, is not very much in advance of the interim 
report, and suggests a curious inconclusiveness of ideas on the part 
of the Committee, who are able to confirm the opinions they ex- 


pressed in the interim report. The Belleville boiler, though it 


stands condemned, is let down easily. It is interestiog at the 
moment to learn that the Messageries Maritimes Cie. have rejected 
the Belleville boiler, especially as it was this company's use of the 
boiler that was always held up as a proof that it was to British 
ignorance that the failure of the boiler in our Navy was due. There 
is, however, in the report a list of comparative disadvantages of 
the Belleville boiler, which are in brief :— 

Defective circulation and uncertain water-gauge indications. 

Delicate automatic feed apparatus necessary. 

Great excess of pressure in pumps. 

Great excess of pressure in boiler over that of engines. 

Varying quantity of water in boiler with rate of combustion. 

Separators and blow-outs on main steam pipe to deal with 
priming. 

Constant and excessive loss of water. 

Tube corrosion. 

Costly upkeep. 

Additional evaporator plant and excessive coal] consumption. 


Against these very serious defects are placed the following 
advantages:— 


Less delay in steam raising. 

Less damage if struck by a projectile. 

Greater ease of renewal and repair. 

Less weight. High pressure. 

Greater area of fire grate. 

Several of these advantages are doubtful. 

The Committee name a few other water-tube boilers that do not 
possess, in their opinion, such a plethora of vice as the Belleville, 
and they give a list of 36 boilers they have had under consideration, 
some of which they name as suitable for trial in large vessels and 
others they name to be watched carefully. Generally, we cannot 
think the selection altogether happy, and whether from their being not 
altogether free agents or some other cause, the report does not read 
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as one would expect with a report from men, some of whom at 
least are practical. 7 

The sting of the report lies in its tail, for while expressing so 
much unbelief in the water-tube boiler, they recommend its adoption 
for that portion of the equipment in excess of ordinary cruising 

wer. For ordinary cruising speeds the old friend—the cylinder 

iler—is recommended, so that a ship-of-war will be more comfort- 
able in the piping times of peace and less so when it comes to 
fighting. The water-tube bojler is, in fact, to be coddled and kept 
clean until the enemy heaves in sight; steam is then to be got up, 
the enemy we hope, sent to the bottom, and the water-tube baby 
wiped dry sud put to bed until enemy No. 2 comes along, and 


$0 0D. 

The cylindrical boilere, it is added, should have special means of 
circulating water while getting up steam. Here, at last, is a gleam 
of sound advice. 

Thus ends the second chapter in the chronicles of the water- 
tube boiler in the Navy. There is a more or less lame and impotent 
air about the matter, but it really is to be hoped that it will 
effect the purpose one hoped to have seen effected by the interim 
report—to wit, the actual dropping of the Belleville boiler. This 
did not occur, and the King Alfred, to quote one case only, was 
converted into a junk ship in direct contradiction of the interim 
finding, and is, we suppose, a practical cripple among ships before 
she has moved. i 

The attitude of the Admiralty has been very curious. To admit 
an error is evidently beyond them. 

The Belleville having been disposed of, it is to be hoped that 
greater care will be exercised as regards future water-tube boilers. 
We see very little grip of the subject in the report. The best 
boilers named more particularly are accorded the least showing. 

The country should demand now that the engineers of the Navy 
be reorganised, and their fearful deficiency made good, or trouble 
will eusne. Tbe eye of the foreigner is on our trade, and he 
omy holds his peace because of the Navy. 


THE GROWTH OF FUEL. 
By W. HIBBERT. 


їх the beginning of April some account was given of an 
article by Prof. Perry on the “Misuse of Coal.” The 


3*-....point of his writing was that we in England are surely 


getting towards the end of our available stock of coal, and 
yet we are content to transform it into power by a method 
which yields only about 10 per cent. of the theoretical. 

On this Prof. Perry founded a plea for a national effort 
to find a new way of using our exceptionally good stock of 
coal, so that our advantage might be prolonged by virtue of 
greater economy. 

The plea has drawn one or two replies. Mr. Rosenhain 
wrote to Nature to point out that there were other natural 
resources of energy, the chief being sunshine. Solar engines 
might easily be made to satisfy a large demand, and thus 
tropical and sub-tropical countries would be able to utilise 
much heat energy now wasted. But Mr. Rosenhain also 
pointed out that it was possible to grow fuel as we wanted 
it, just as we grow our food. Quite well-directed efforts are 
being made in France and Germany to use alcohol for motor 
cars and other power purposes, the idea being that spirit is 
а form of fuel, the growing of which may become a national 
industry. | 

The bearing of this most interesting fact receives strong 
Teinforcement in tbe statements of a letter (rom Mr. D. E. 
Hutchins, of Cape Colony. 

Sir D. Brandis and Mr. Hutchins showed long ago that 
the encalyptus tree could be grown for wood fuel at the rate 
of 20 tons (dry weight at 60 Ibs. per cubic ft.) per acre per 
year in perpetuity. The climatic conditions of sun and 
rainfall to produce this are to be found on about 8,000 
million acres of the earth’s surface (about one-fourth of the 
whole), In Germany, one-fourth of the total area is under 
forest, and this is held on the highest authority (on forestry) 
to be the suitable proportion for a thickly peopled civilised 
country such as Germany. Taking this proportion of 
suitable land areas, the possible maximum annual output 
would be 40,000 million tons of wood. Or dividing by 
two to get an average instead of a maximum yield, the 
figure becomes 20,000 million tons annually. This is more 
than 30 times the world’s present consumption of coal. 

No wonder that Mr. Hutchins speaks strongly of our 
tational neglect of forestry. He overlooks, however, the 
efect produced on us by our exceptionally easy access to 
cal. Evenin South Africa where it is cheaper to plough 


the ground and plant a forest of quick growing trees than to 
import coal from over the sea, or by a long and expensive 
land journey, fuel wood is worth nearly 1s. per cub. ft. At 
the diamond fields, before the advent of the railway, firewood 
fetched 1d. per Ib. These prices indicate the improbability 
of the plough replacing the miner’s pick as long as the price 
of coal is as low as we find it to be in England. 

As а matter of fact, these counsels of Mr. Rosenbain and 
Mr. Hutchins really strengthen Prof. Perry's position. For 
there can be no doubt that the Professor was concerned 
mainly with our British outlook, and this depends largely on 
our exceptional mineral resources. As the present writer has 
pointed out, the prospect of growing fuel as it is wanted, is 
not quite so rosy as it appears, Sir W. Crookes has shown 
cause for thinking that our ability to grow food for the 
increasing population of the world is rapidly approaching a 
critical phase. The promise is that we shall not be able to 
do so at the present rates of growth if the prevailing agri- 
cultural conditions are maintained. These contentions of 
Sir W. Crookes have, of course, been challenged as too pessi- 
mistic. His figures have also been regarded as untrust- 
worthy. But his position is supported by the natural ten- 
dencies which Malthus first enunciated, and which led 
Darwin on his way to the doctrine cf evolution by natural 
selection. . 

To electrical engineers these subjects may have an 
increasing interest. The day may come when electrical 
energy will be the very handmaid of the agricultural worker, 
and our supply of cabbages depend on our efficient use of a 
proper electric arc. An immediate deduction from Prof. 
Crookes’ contention was the necessity of “intensive” culti- 
vation of the soil. Given proper “fertilisers,” the present 
yield of the soil can be enormously increased. Helmholtz 
has shown that only about уут part of the sun’s energy 
is found in the vegetable products grown under it in 
Germany. In South Africa, India, &c., this might be made 
as high as 1 per cent. by proper choice of plante. But even 
here the vegetation outcome can be increased five or six fold 
by a proper application of nitrates to the soil. But nitrates 
are too dear at present, and Sir W. Crookes indicated that the 
special form of the electric arc in which nitrogen is burned 
to oxides and nitric acid, might come to the rescue. It is 
only a few years since he made this suggestion. Lord 
Rayleigh made a bold effort to carry it out in practice. As 
the reader of this is probably aware, a special feature of Lord 
Kelvin’s recent visit to America was his examination of a 
large plant at Niagara for converting atmospheric nitrogen 
into nitric acid or nitrates by the electric flame method. 
This shows bow fast such a contention as that of Sir W. 
Crookes may affect the practical world, and a few results of 
Lord Rayleigh's may therefore be re-quoted as a small guide 
to what is now possible. 

Lord Rayleigh, using an alternating arc absorbing about 
800 watts, found 25 cubic centimetres of mixed gases 
(nitrogen and oxygen) combined per watt-hour. 

The potential difference between the platinum point 
during discharge varied from 1,600 to 2,000. Yet a trans- 
former working up from 100 volts to 2,400 was quite un- 
manageable, the electric conditions being too unstable. The 
instability may be akin to that prevailing in an ordinary arc, 
by virtue of which a steadying resistance is requisite. Jord 
Rayleigh employed a Swinburne oil transformer, with open 
secondary volts about 8,000, falling to 2,000 or less when 
the discharge is running. The final arrangement was to 
have a variable inductance (coil with sliding core) in Ше 
primary, by which the volts on the transformer primary 
were reduced from the 100 of the supply to 30. The 
current taken was 40 amperes, and the power factor 0°66. 
The power, therefore, came out as 800 watts as already 

stated. 

If it is necessary or advisable to push forward this method 
of increasing the food-yielding powers of the soil in order 
to cope with the demand for food as such, it is evident that 
there is not much room at present for undertaking the addi- 
tional task of growing fuel. If the fears as to food supply 
are at all well founded, the soil area available will have to be 


80 far allotted to that end as to leave less for fuel. 


All this is interesting enough to electrical engineers, who 
cannot afford to ignore it as a possible large development of 
their industry. But it does.not weaken the plea which 
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Prof. Perry originally put forth, at any rate for British 


engineers.: When these issues of electrical activity are 
developed, direct, sun-power and indirect as represented in 
water falls will become relatively more formidable as com- 
itors. Nitrates may be produced on the edge of the 
aliara, or in other parts of Africa by solar engines running 
all x ; and at Niagara by water power running both night 
and day. Other issues more or less detrimental to our 
present advantageous position also arise, and our duty is to 
conserve all resources. Given а power generating method 
which would utilise 30, 50 or 70 per cent. of the energy in 
coal, and we could compete with sunshine and water-power 


for a much longer time. Prof. Perry wants, us to start 
looking for that method. 


— 


THE CASTELLI RECEIVER FOR WIRELESS 
TELEPHONY. 


By H. W. SULLIVAN, M. I. E. E. 


THE editor of I’ Elettricista has performed a valuable service 
in calling attention to the recently proved merits of the 
new Castelli tube v. the ordinary filings coherer for wireless 


telephonic communication. Two forms of the Castelli tube, 


and the exceedingly simple manner of its connection, are 
shown in figs. 1,2 and 3, which are in themselves expla- 


The best size of mercury globules is from 1:5 to 3 mm. 
in diameter, and that of the glass tube generally used 3 mm. 
in internal diameter, and from 5 to 8 mm. in external 
diameter. 

It will be noted that the Castelli tube is in effect a new 
form of microphone joined up in place of a coherer in circuit 
with a battery and telephone ; the received waves causing 
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eorresponding variations in the battery current flowing 
through the telephone circuit, thus producing signal. 

That which impresses one in this receiver is its com- 
bined originality and simplicity. Hitherto, inventors 
generally have followed upon the lines of the Branly-Lodge 

rinciple of coherer, and Mr. Marconi, notably amongst others, 
bas improved that apparatus, and by minute attention to 
points of electrical detail has made of it a commercial article. 
But the Castelli instrument is a new departure, and would 
seem to possess certain advantages over, at any rate, filings 
coherers. 

In addition to its simplicity, it is sel/-resforing, and thus 
requires no tapper or other mechanical device to decohere it 
after each signal. This greatly increases the signalling 
speed. Again, a vacuum may be dispensed with, so that it 
if not necessary to exhaust the tube. Then, again, it is 
said that in case of need the operator himself can clean and 
efficiently re-charge the tubes—an enormous advantage in 
practice. 

The particulars as yet published scarcely allow of an opinion 
being formed as to the life of the new receiver or as to its 
behaviour in practical working from day to day in all 
weathers, and especially in magnetic storms. 

In a recent article upon wireless telegraphy (see ELEC- 
TRICAL Review, February 14th, 1902) the writer gave 
instances within his own observation of the considerable 


interference experienced in wireless signalling with the state 


of the atmosphere. 

It was also pointed out that the signalling range can be 
extended within limits by using more and more sensitive 
eoherers, but that, as the sensibility of the coherer is 


augmented, so also is its susceptibility to atmospheric dis- 
turbances. The filings coherer is infinitely more respon- 
sive to these disturbances than the most delicate receiving 
instruments at present used in land or sea telegraphy. 
Herein, rather than in point of perfect syntony or tuning, 
with ite many problems, would seem to lie the difficulty in 
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the way of establishing a service of aerial communication 
between continents or across great spans of land or ocean. 
It is natural to suppose that, owing to ite extreme sensi- 
bility, the working of the Castelli tube would be even 
more interfered with by atmospheric disturbances than that 


of the ordinary, and, presumably, less sensitive granular - 


coherer. This, however, remains to be seen. It may 
Bibly prove less responsive to the state of the atmosphere 
than the original Varley lightning arrester with filings, and 
its child, the aforesaid coherer. | 

Without doubt the new instrument is a departure of 
distinct promise in the development and perfection of wire- 
less telegraphy, in which field so much remains to be done 
before it can become a practical science capable of competing 
with orthodox telegraphy. 

The shortcomings of the filings coherer are now recognised, 
It has other drawbacks. Simple ав appears to be the con- 
struction of this instrument, and much as has been written 
upon the subject of rendering it precise and constant in its 
operation, it is exceedingly difficult to make a coherer which 
will be reliable under all conditions of service. Even when, 
after endless work and vexatious failures, a reliable type has 
been finally evolved, it will fail to some extent to respond to 
signals at long ranges, and there is no certainty that the 
instrument will maintain its efficiency for the lengthened 
periods naturally expected of, and common to, other highly 
delicate apparatus. 

In certain cases its very journey to its destination has 
apparently sufficed to effect some subtle and unfortunate 
change in its comportment when subjected to actual trial. 

Then again, the existing plans of mechanically de- 
cohering or restoring the coherer to its normal non- 
conducting condition after each signal have, of necessity, 
the effect of limiting the speed of reception, and are more or 
less crude. 

On consideration, it is evident that the troubles experienced 
with metal filings coherers are fundamental troubles due 
alone to the principle of their construction, and hence it is 
that any new and self-recovering receiver is of interest. 

The disadvantage of the Castelli tube is that at present ite 
signals can be received only on a telephone, inasmuch as in 
contradistinction to the granular coherer, this microphonic 
receiver is incapable of closing a local circuit in which is 
placed a Morse inker or recording instrument. 

According to Prof. Banti, the maximum distance at which 
wireless felegraphic communication has been established in 
the Italian Navy is 70 kilometres, while with the Castelli 
tube telephonic messages have been exchanged at ranges up 
to 200 kilometres, and the speed and certainty of signalling 
were also much improved. The professor quotes from 
official and recent experiments conducted by Italian naval 
officers, the resulte of which were published this year by 
permission of the Ministry of Marine, 

These results are not remarkable as against the 
achievements of our own Navy, which was. the 
first of all to officially recognise the capabilities of wire- 
less telegraphy with instruments of its own construction, 
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and in which, prior to the deeply interesting Italian experi- 
ments ав now published, wireless /eleyraphic messages had 
been exchanged and recorded on Morse at distances exceed- 
ing even the limit of the telephonic communication above 


mentioned. 


CORRESPONDENCE. 


Patent Law Reform. 


At a meeting of the Institute held on June 5th, the lead- 
ing article in your issue of February 21st was read and 
discussed. Satisfaction was expressed at the evidence therein 
that an important organ of the British Press held views 
upon the subject of Examination into Novelty of Patent 
applications which were in accordance with the interests of 
inventors and of the public. 

Our Institute regards the rapid progress of America 
industrially as due to its Patent system to a considerable 
extent. The mistake is not made in that system of issuing 
invalid patents knowingly, nor of granting to foreigners 
rights which citizens at home (C. S.) are not allowed. The 
Institute approves of the American system, whereby the 
whole file of Patent Application documents is open for in- 
spection after the grant. This system tends to ensure that 
the Examiners shall be competent men, it strikes at corrup- 
tion, and it enables the public to have information which 
the Patent Office has elicited at the public expense, approxi- 
mating the procedure to that of a Court of Law in its doing 
away with unnecessary secrecy. It is safe to say that there 
will be less bogus company flotations if all the patent papers 
are open to public inspection free of charge. 

Our Institute has not arrived at the opinion that Patent 
Agenta, and those barristers who appear in the Courts in 
Patent cases, are the most competent to reliably represent 
the industrial interests as regards what l'atent law should 
provide for. These gentlemen, it is believed, look at the 
question from a standpoint very different from that of the 
manufacturer and of the consumer of patented goods, and 
it is believed that chairmen of Chambers of Commerce are 
more likely to represent the public interest in such matters. 

The Institute intends to make the Australian Federal 
Government aware of your leading article. 

A. J. Callinan, 


` Hon. Secretary, The Institute for the Advancement of 
Australian Invention and Manufacture. 


154, Queen Street, Melbourne, C.A., 
June 10th, 1902. 


LEGAL. 


Bunce v. BENSON & Co. 


Ix the King's Bench Division of the High Court of Justice on 
Wednesday last week, before Mr. Justice Ridley and a special jury, 
tbe case of Bunce v. W. A. S. Uenson & Co., Limited, came on for 
hearing. The plaintiff, Mr. Ed. George Bunce, trading as Бирсе 
and Co., at Nottingham Street, W.. sought to recover damages for 
alleged libel from Messrs. W. A. S. Beuson & Co., electrical engi- 
neers, of 82 and 83, New Bond Street, W. Iu June, 1901, the 
plaintiff was employed as electrical engineer by a firm known as 
Messrs, Elliot, Son & Buyton, to do certain work in connection with 
the installation of the electric light at 80, Gloucester Place, W. 
li September the defendants wrote aud published a report with 
espect to that work, and addressed it toa Mr. Ec&crsley, the tenant 
of the house. The report ran as follows: —“ Report of existing 
electric wiring at 80, Gloucester P'ace, W. The house, which bas 
been wired for some 75 points, or, tay, 85 lights, i-, we find, pro- 
vided with only six double-pole fuses to protect them. This 
is not iu conformity with the Metropolitan Company's rules, 
aud may be objected to by them. The system of distribut- 
ne employed will neceesi'ute the use cf fuses in ceiling roses 
nr plugs, a not very satisfactory arrangement, and one 
9915 bas been discontinued for some time by most contractors ; 
99 the manner in which the fuseboard bas been 
ii Я ed up, the failure of one pariicular fuee would extinguish 
iu than 25 lights, probably putting two tloors in complete 
ена There is, of course, no great harm in this, but the 
think Smence caused will- be readily appreciated. We certainly 

that this fuseboard ought to be taken down and the wires 


sorted out and connected up in their proper order. We have not 
had time to thoroughly examine the wires. . . . The following work 


. Which we have noticed, does not satisfy the requirements of the 


fire insurance companies :— Wires under floors, in partitions, behind 
skirtings run without covering of wood casing or metal tubes, joints 
between wires merely twisted up and given two or three laps of 
tape, по solder used. Signed, W. A. 8. Benson & Co., Limited. 
C. J. Scott, electrical manager." The plaintiff said that by the 
report the defendants meant that the work had been done in an 
inefficient and slovenly manner, and that the house in which it was 
done might easily take fire owing to the improper workmanship. 
The report, in fact, meant that the plaintiff was a negligent and 
incompetent workman, and that he was incapable through such 
negligence aud incompetency of properly doing the work he had 
undertaken to do. It also meant, plaintiff said, that the work done 
by him had been done in an improper and careless and negligent 
manner, and that his professional services as an electrical engineer 
were of little or no value. He alleged that he had by the report 
been greatly injured in his credit and reputation as an electrical 
engineer, and he claimed damages. The defendants denied that the 
report bore the meaning alleged, and they did not admit that it 
was libellous of the plaintiff. They also said it was true in sub- 
stance and in fact. 

Mr. R. A. McCall, K.C., and Mr. Clarke Hall were counsel for 
the plaintiff; and Mr. Eldon Bankes, K.C., and Mr. Bozdell 
Houghton for the defendanta. 

Mr. McCALL, in opening the case, said that the plaintiff had had 
alarge experience since he commenced practice as an electrical 
engineer in 1897, and he had done a large amount of business with 
the well known firm of house agente, Messrs. Elliot, Son & Boyton. 
These people had through their hands in the course of every year a 
large number of houses, and when it was necessary to put in 
electric fittings they had employed the plaintiff to do it. In Mayor 
June of last year they employed him to fit up a house with wires— 
No. 80, Gloucester Place, W.—and plaintiff gave his estimate; 
his estimate was accepted and plaintiff did the work. The house 
was wired, and it was left to the incoming tenant to put in the 
necessary fittings. The incoming tenant was a Mr. Eckersley, and 
he instructed the defendants to put the fittings on the wires which 
had been already laid. Defendants sent their man, who made a 
cursory examination, and on the strength of that made the report 
complained of on the nature of the work done by the plaintiff. 
That report, the plaintiff said, was not only impertinent but untrue, 
and reilected seriously upon the plaintiff’s reputation. 

Mr. Epw. Gro. Вохсе, examined, said he was the plaintiff, and 
an electrical engineer. The defendants were also well-known 
electrical engineers. For the past five years he was constantly 
doing business with Messrs. Elliot & Co. Last year he received a 
letter from tem asking for an estimate for the wiring of the house, 
No. 80, Gloucester Place. He sent in an estimate, and was engaged 
to do the work. The wires were put in wood casing under the 
flocrs, and in.steel conduits up the walls. On September 18th, 
when the report in question was made, the wiring was completed, 
but no switches were fixed over the house anywhere. At that date 
another fuseboard had to be fixed in the place of one which was 
to be taken down. Apart from these things, the rest of the work 
was finished, On September 19th he received a letter from 
Elliot & Co. enclosing a copy of the report complained of. He 
was not aware until he received a copy of the report that the 
defendants had made an inspection of the premises. He went the 
next day to the house with à man to take up the floor boards to see 
what was done. ‘I'he boards on two floors had been taken up. 
Without removing tbe tloor boards it was impossible for anybody to 
see whether the wires were cased or not. The skirtings had not 
been removed. He did not find that any of the wires under the 
floors or behind the skirtings, or up the walls, had been altered in 
any way. The wires left by him had been passed by the Metro- 
politan Electric Supply Company. Messrs. Elliot had paid him 
for the work. On November 19th he had an interview with Mr. 
Scott, represeatiug the defendants, at his solicitor's office. His 
solicitor explained to Mr. Scott the serious nature of the libel, and 
asked him to go home and write a letter to Messrs, Elliot and 
Mr. Eckersley, saying there was no foundation for the report, when 
there would be an end of the case. His solicitor said the 
defendants would have to pay his fees of about £3 3s. Mr. Scott 
promised to go and write the letter, but demurred as to paying the 
costs, So far as he knew, no such letter was written, and there had 
been no apology. 

Cross: examined by Mr. Bankes: He kept at the work from May 
till July. On July Sth the wiring was substantially tinished. On 
July 11th his man put in a six-circuit distributing board. Between 
August 2nd and September 20th, none of his men were in the 
house at all. There was nothing in the house to indicate who had 
wired it. The witness admitted that the distributing board he first 
put in was wrong, and after the report he put in another—an eight- 
circuit board. ‘The wrong board was put up by the fault of a clerk. 
lie told Messrs. Elliot in a letter that he had not completed his 
contract wien defendants went to the house, and he had not. It 
was quite true that defendants, directly they heard that the work 
was not fiuishcd, sent to Messra. Elliot's, and said that as the 
plaiutitf had not finished the work, be had better do so, and not 
they, and that they would withdraw their report. He did not com- 
plain of that, but of the statement that the joints bad not been 
properly soldered. All the joints were properly soldered. 

The hearing was adjourned. 


On Thursday last weck Mr. McCALL stated that he was glad to 
say his Lordship and the jury would not be further troubled with 
the cae. Не and his learned friend, Mr. Eldon Bakes, had sgrced 
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that the reoord should be withdrawn, and that the plaintiff should 
pay to the defendants half of their taxed costs of the action on the 
defendants’ statement that the plaintiff was not personally to blame 
for any of the defects that existed. 

(Mr. McCall) admitted that the defendants were employed to make 
& report on the work, and that they were justified in stating what 
they did on the facts then existing in this house. 

Mr. Epon Baxkrs, on behalf of the defendants, said his clients 
did not wish to be hard on Mr. Bunce. They were willing to allow 
the record to be withdrawn on the terms stated. 

His Lonpsnip remarked that nothing bad been said against the 
plaintiff personally by the defendants, and he did not think there 
ever was. That was his own opinion. 


Mr. МсСлта,: I am glad to hear your Lordship вау во. 


THE LEAMINGTON AND Warwick ELECTRICAL COMPANY, 
LIMITED. 


In the Chancery Division on Saturday, before Mr. Justice Farwell, 
Mr. Bramwell Lewis, K.C., appeared in support of a petition asking 
the sanction of the Court to resolutions which had been passed 
enabling the company to enlarge its memorandum of association. 
The company was incorporated in 1880 under the name of the 
Leamington Tramways and Omnibus Company, with a capital of 
£25,000. The trams were worked by horse-power, but the com- 


pany had now changed its name, and it was proposed to substitute 


electric traction, and also to supply the town of Warwick with 
electric power and light and with a telephonie service. "There was 


no opposition to the petition, and his Lordship gave his sanction as 
asked. | 


THE BOURNEMOUTH CORPORATION TRAMWAYS. 


In the Court of Appeal on Tuesday, before Lords Justices Vaughan- 
Williams, Romer and Stirling, the case of the Attorney-General and 
the Poole and District Electric Traction Company v. The Mayor 
and Corporation of Bournemouth, was heard an appeal by the 
plaintiffs from an order of Mr. Justice Swinfen Eady dismis-ing an 
action which had been brought to restrain the defendants from pro- 
ceeding with tramway construction within the borough of Bourne- 
mouth, on the ground that no substantial commencement had been 
made with the works within the time specified in the Bournemouth 
Corporation ‘Tramways Order. The point taken in the Court below, 
was that there had been no commencement with the actual laying 
of the tramlines, and his Lordship held that that would be too 
-narrow a construction to, place upon the word “ works" and that 
sufficient had been done to save the rights of the Corporation. 
From that decision the plantiffs now appealed. 

Mr. Warmington, K.C., and Mr. R. J. Parker appeared in support 
of the appeal, which was opposed by Mr. Vernon Smith, К.С, and 
Mr. C. Church were for the respondents. 

Mr. WARMINGTON in opening, contended that what the defendants 
bad done did not comply with the requirements of the provisional 
order. They had obtained tenders for the construction of plant, 
and had entered into certain contracts for dynamos aud carriages, 
but there had been no actual construction of works. The Act 
provided that if the works were not completed within two years of 
obtaining their powers, not commenced within one vear, or com- 
menced, but the work suspended without reasonable cause, the 
powers given them should cease to be exercised unless an extension 
of time was granted by the Board of Trade. No such extension of 
time had been granted, though an application had been made for 
an extension of time in which to complete the works. This appli- 
cation for longer time to complete, in no way affected the obliga- 
tions of the plaintiffs as to time in which the works were to be 
commenced. The learned counsel proceeded to deal with the Acts 
of Parliament at some length, and submitted that the learned Judge 
in the Court below was wrong in holdine that anything tlie 
plaintiffs had done amounted to a substantial commencement. of the 
works. 

Mr. Parken followed on the same side. 

Mr. Vernon SMITH, K.C., for the respondents, said that this was 
not a ratepayers action, but really an action between two rival 
tramway companies. The Corporation bad power up to Angust of 
this year to complete their line, and at the eud of that time the 
Poole Company would have power 10 step in 

Lord Justice VauGHAN-WILLIAMS asked if any application had 
been made to the Board of 'l'rade for an extension of time. 

Mr. VERNON SMITH said that while this action was pending an 
application was made, and the Board cf Trade had agreed to extend 
the time for completion of all the tramways, with the exception of 
the ore which was now chiefly concerned. As litigation was perd- 
ing with regard to this section nothing was said. ‘lnc action, how- 
over, related really to all the (Corporation tramways, во that if this 
action was successful, all their tramways must go. he Corpora- 
tion could not do the work themselves, but they had given instruc- 
tions that it should be done. 

Lord Justice Romer said that a person who was ordered to do 
work did not comply with that order by simply telling his servants 
to do it. 

Mr. VERNON Ѕмітн said that if he was not iu a position to do the 
work, and he ordered some one eise to do it, he showed at all events 
an intention to comply with the order. He shouid submit that in 
the present case there had been a substantial commencement of 
work, and that Mr. Justice Swinfen Eady bad arrived at a right 
conclusion in dismissing the action. 

Mr. Снопсн followed on the same side. 

Mr. PABKER replied on behalf of the appellants. 
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On the plaintiff's behalf he ` 


Lord Justice VavGHaN-WirLIAws, in giving judgment, said he 
was of opinion that tbe appeal ought to be allowed. ‘The point 
they bad to consider was one of importance, but it did not scem to 
bim that it raised any very great ditlieultv. They were asked to вау 
whether what bad been done by the Corporation in connection with 
their tramway scheme up to the time fixed by the provisional order 
for the commencement of the “works” did, or did not, in fact, amount 
to such commencement of the works. A good deal had been said 
on behalf of the appellants in support of tbe contention that sub- 
stantial progress bad been made, but he was unable to arrive at апу 
such conclusion. Не was of opinion that when the time fixed by 
the order had expired nothing which would save the rights of the 
Corporation had been done, and tbat therefore their powers under 
the order ceased. There had been no prolongation of the time tixed 
for the commencement of the works; true, an application had been 
made to the Board of Trade for an extension of the time for com- 
pletion, but that was quite another matter, and such an application 
was based upon the һу pothesis that the time for commencement bad 
been observed. lf Mr. Justice Swinfen Eady's decision could not 
be supported, it seemed to him that the order of the Board of Trade 
extending the time for completion would go for nothing, because 
that order did not in any way affect the non-commencement within 
the time specified. Under the circumstances, he was sorry to say 
he saw nothing for it but to reverse the decision of the Court below 
upon the ground that it was plain, upon the evidence, that there bad 
been no substantial commencement within the time meutioncd. He 
would have been very giad if there was a way in which this could 
be put right by the Боага of Trade, for the Bournemouth Corpora- 
tion were in the position of knowing what were the wants of 
Bournemouth, aud he was afraid also they had spent a considerable 
sum of money, or rendered themselves liable to pay a considerable 
euni of money, with respect of the contracts they had entered into. 
Under the circumstances, one would be vlad to atford the Corporation 
an opportunity to get the Board of Trade to do something to 
obviate this unfortunate result, though at the same time he did not 
see what eould be done. He was afraid that this appeal must be 
allowed, and he was afraid also that the order for an injunction 
would have to go. 

Lord Justice Комен agreed that the appeal, if successful, would 
inflict great hardship upon the defendants, but clearly that Court 
could not allow considerations of that hind {о affect its judgmeat. 
In construing the Act cf Parliament it snould be borne in mind 
that the provision ав to time which they had to enforce was a pro- 
vision Which, iu the interests cf the public, ought fairly and pro- 
perly construed to be strictly enforced, even though tae enforcement 
resulted in individual injury being antiicted. He agreed that in 
this ease there had not been апу substantial commencement of tbe 
works within the tune epecitied, aud that the appeal ougbt to be 
allowed with costs. 


Lord Justice STIRLING coucurred, and. the appeal was therefore 
allowed, with costs. 


The Bnurrisu PIONEER ELECTRIC LIGHT AND POWER COMPANY OF 
Inpia, LIMITED, v. BIGHAM. 


IN the Chancery Division of the Hich Court of Justice on Thursday 
the hearing ot this action came before Mr. Justice Byrne, 

Mr. Levert, K.C., who appeared fer the plaintiffs, said this was 
an actiou m which the plaintiff company sought to have it declared 
that the defendast was a trustee for them of a certain concession, 
the object of which was to electrify the tramways of Bombay. The 
plaintiffs also sought to restrain him from revoking an irrevocable 
power he gave to them in respect of this concession, the plaintiffs’ 
point being that the concession was obtained by the defendant as 
their paid agent, on their behalf. That was in substauce the action. 
There was a counterclaim arising on the construction of the agree- 
ment under which the defendant became plaintiffs’ servaut. Toe 
agreement was really made by telegram, and his Lordship would 
have to construe certain telegrams which passed between the 
parties. The first point was whether, as part of his remuneration 
for the service of obtaining a concession for the plaintitts, the 
defendant was entitled to subscribe for 200 shares in the plaiutiff 
сошраоу. That was very important. The concession bavirg been 
obtained, had practically been resuld at a large profit, aud the 
shares of the company were worth scven or eight times their 
vominal value. Tne second point was what the defendant was 
entitled to in the way of expenses; but that might be a matter of 
inquiry. | 

Mr. Моңтох, K C, who appeared for the defencant, said he did 
not say his client was Lot trustee of the concessiou for the 
plaintitfs; he obtaiued the concession for them; but he did say he 
was not bound to give the p'aintitls a power of attorney. 

Mr. Levetr, KC, continuing, said the plaintitt company was 
incorpcrated in February, 1609, with a capital of £3,000 divided 
into £1 shares. The company was one of three similar companies 
with similar objects, the other two being for Chiva and Japan. The 
idea was with this small capital to pet a concession and then to sell 
to a larger company to be formed to work it, and behind this there 
were two large companies, one called the Brush Electrical Engi- 
neering Company, aud the other the Electric Tractiou Company. 
The learned counsel then went on to say that the defendant, being 
in the servic: of the plaintiffs, was returning from Adelaide when 
plaintitls heard there was a ehauce of getting a conces-ion for the 
Bombay tratie. The telegram reached the defeudaut at Columbo 
on bis way home, and from there he went to Bombay, obtained the 
concession aud then eame home. 

lu the result, his Lorbsnir held that the defendant was entitled 
te £400 from the plaintiffs, subject to an account showing what was 
due, and the 200 shares in the company and the expenses properly 
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incurred as agent for the plaintiffs (not being his personal and 
travelling expenses) for obtaining the concession. His Lordship 
made a declaration that the defendant was trustee for the plaintiffs, 
aud the defendant wasnot to have the right toapply for further shares. 
His Lordship granted a limited injunction restraining defendant 
from interfering with the disposal or carrying out of the concession 
except a8 trustee and agent for the plaintiffs. His Lordship said 
that the defendant had no right to superintend, or claim to super- 
intend, the carrying out of the Bombay contract. He directed that 
there should be no costs on either side. 


MAXWELL 9. HARTLEPOOL TRAMWAYS Company, LIMITED. 


Ar Durham Assizes, Mr. Justice Bruce heard an action in which a 

clist, named Maxwell, &ued the Hartlepool Tramways Company, 
Limited, for damages for personal injury. Whilst he was out 
riding, the trolley pole rope of a tram caught bim by the neck. 
He was thrown off his machine, which was smashed, and his 
injuries kept him from business for a long time. Whilst admitting 
liability, defendants’ counsel urged that the extent of plaintiff's 
injuries had been greatly exaggerated. Judgment was entered for 
pluntiff for £250, without costs. 


Doptgy, STOURBRIDGE AND District ELECTRIC Traction 
COMPANY. 


Tax Dudley Bench, on July 12th, had before them three cases in 
which the above company were summoned for having no speed 
indicators on their cars, two summonses under the bye-laws for 
failing to exhibit the Board of Trade regulations on the cars, and 
two summonses for carrying passengers on the roof of cars on the 
Pensnett Light Railway. i 

Forthe defence it was urged that the failure to post the regula- 
tions was due to the negligence of the car cleaners ; that there was 
no apparatus of the kind required in existence so that the company 
could provide speed indicators, and that while the Light Railways 
Order by one clause prohibited double-decked carriages, it specified 
in soother what precautions should be taken for the protection of 
passengers on the top of such cars. 

On the first three summonses the defendants were fined 2s. 6d. 
and costa in each case; and for the breaches of the Light Railways 
Order, 208. and costs in each саве. The charges of failing to supply 
speed indicators, were adjourned sine die. 


PARLIAMENTARY. 


Nerorough and Swinton Tramways.—Oa Monday the Court of 
References in the House of Commons considered the petition of 
the Rotherham Corporation to be heard by counsel against the 
Mexborooggh and Swinton Tramways Bill.—Mr, Honoratus Lloyd 
uid that in 1900 two competitive Bills were promoted, one by the 
Kotherham Corporation, and the other by he Rawmarsh Urban 
District Council, to construct a through route between the two 
pice By an agreement each party was to construct its own 
tamways to the boundary, and thus Rotherham would construct their 
tams over three-fourths of the length of Rawmarsh Bridge, and 
Rawmarsh would construct theirs over one-fourth of the bridge, so 
м to join with the Rotberham tramways, and complete the route. 
Tbe bridge was to be rebuilt at a cost of £12,000, Rotherham paying 
£5.00 ag the cost of their three-fourths. Under the present Bill 
Mexborough were able to take over the powers of the Raw- 
marsh Council, and the clause enabling the Corporation to agree 
upon running powers having been struck out in the other House, 
the Corporation of Rotherham would have to spend £9,0U0 without 
(Maining the desired through route. They therefore desired to 
appear before the Select Committee, to which the Bill was remitted, 
and ugue that if they spent this £9,000, they should be empowered 
to make new agreements with the new company.--Mr. Wedder- 
bary, K. C., on behalf of the promoters, said that, although under the 
Bul as brought in the Corporation had a power to agree, no agree- 
meats had really been arrived at, and the Corporation bad no vested 
nets. Nevertheless, he was willing that the Corporation should 
ave a claure giving them the power to agree. It was agreed by the 
Court to grant а locus standi to the Corporation in respect of the 
chu which affected them, as to the extent of the powers to be given 
lo the Corporation to agree with the Mexborough Company. 

Ca Tuesday the Bill came before a Select Committee of the 
Rot of Commons, presided over by Mr. Ashton. Mr. Wedderburn, 
KC. and Mr. Waugh appeared for the promoters. The clauses 
hating been adjusted, the Bill was ordered t» be reported. 

‚Монда Valley Tramways.—The Committee resumed its con- 
"ation of this Bill on Wednesday last week. The Buil was 
ordered to be reported to the House for third reading. | 

Tramicay Orders. Confirmation Bill, No. 2.—'l'he Lancashire and 

kibire Railway Compauy have petitioned cgaiust the confirma- 

Ut ct the order to the West Ridiog Tramways (Kaottingley 
Extension) contained in this Bill. 

Nath Stoturdshire Tramways 21ll.—TLis F. Il cg before а 
“elect Committee of the House of Commons, presided over by Mr. 
Ashton, M.P., on Thursday last week. It was annouuced, however, 
that all opposition had been withdrawn, and consequently tbe Bill 
"M icterred to the Committee on Unopposed Bills. Under the 
Bill farther powers are conferred on the Potteries Electric Traction 
Company, Limited, with regard to these tramways. 


Metropolitan District Railway Bill.—The Metropolitan District 
Railway Bill, which empowers the company to lay down and main- 
tain substituted mains for electrical energy, and to work certain 
railways by electrical energy, &c., came before a Select Committee 
of the House of Lords, presided over by Mr. Rosse, on Wednesday 
last week.—Mr. Pember, K.C., on behalf of the promoters, ex- 
plained the objects of the Bill, and stated that a site for a gene- 
rating station had been acquired at Lots Road, Chelsea, and the 
work of erecting the necessary buildings was rapidly proceeding. 
In the last session of Parliament a Bill was passed which enabled 
the company to carry their mains through certain streets, but as it 
was Dow found that certain important sewers of the London County 
Council were carried down several of the streets, the company 
wished to substitute other routes for those which were in the Bill 
of last year. In the House of Commons opposition was offered by 
the Kensington Council and the Chelsea Council, but these objec- 
tions were overruled. The only opposition now came from the 
London Count; Council, who put forward certain conditions, which 
generally the company had accepted, and now it was wished that 
these acceptances should be publicly stated.—Mr. Perke, M.P., the 
chairman of the company, was called, and examined by M. Freeman 
on behalf of the London County Council. He stated that the 


‘company had no objection to submitting their plans to the Board 


of Trade, and were willing not to interfere with the access to the 
Council’s property which adjoined the Lota Road generating 
station. They were willing to accept clauses to carry out these 
conditions, and also with regard to the depth at which the mains 
should be laid, soas not to interfere with the Council’s sewers.— 
The Committee passed the preamble of the Bill, and ordered the 
necessary clauses to be inserted. 

Birmingham and Midland Tramways.—This Bill, which authorises 
the company to construct additional tramways in the districts of 
Handsworth, Smethwick, Oldburv and Rowley Regis, came before 
the Chairman of Ways and Means in the House of Commons on 
Thursday last week as an unopposed measure. The preamble was 
proved and tke Bill ordered to go forward for third reading. The 
Bill has already passed the House of Lords. 

Central London Railuiay Bill.—The amended Bill of the Central 
London Railway Company came before the Chairman of Ways and 
Means in the House of Commons on Thursday last week, and being 
unopposed was ordered to be reported for third reading. It will 
be remembered that the Bill originally sought power to enable the 
company to construct a line from Shepherd's Bush to Liverpool 
Street, besides the acquisition of additional land at the Marble 
Arch, and the raising of further capital. The major portion of the 
scheme for the construction of the new line was rejected by Lord 
Windsor’s Tube Committee, and consequently these portions bave 
been struck out of the Bill. 

Metropolitan Railway.—On Tuesday the Metropolitan Railway 
Bill came before Earl Morley’s Committee of the House of Lords on 
unopposed Bills, and was ordered to go forward. The Bill 
authorises the company to execute further work and acquire lands 
for generating electricity, &c. 

Croudon and District Electric Tramwaus Bill came before the 
Unopposed Committee of the House of Lords, presided over by 
Earl Morley on Tuesday. There being no opposition, the Bill was 
ordered to be reported to the House. The Bill authorises the 
British Electric Traction Company, Limited, to construct tramways 
in the counties of London, Surrey and Kent. 


BUSINESS NOTES. 


Dialite.— The St. Helens Cable Company have received 
orders for their ''Dialite" bitumen cable from Maidstone and 
Nuneaton. 


The Fans at Buckingham T'alace.— Acting upon 
instructiors received from Buckingham Palace, a number of 
* Veritys’ Lundell” pedestal'fans English-made fans were sapplied 
at short notice for the use of H.M. King Edward VIL, Queen 
Alexandra and Royal visitors at the Palace at the commencement 
of the recent hot summer weather. As the daily papers mention, 
the King's health and comfort were greatly assisted by the extra 
ventilation iu the Royal chamber thus atforded. 


Electrical Works at Manchester.—The Schuckert 
Company's representatives are stated to have been looking over 
sites ia Trafford Park District with a view to establishing works 


there. 
The Manchester correspondent of the Financier says that it is 


expected that the huge works there of the British Westinghouse 
Company will be completed about the beginning of September, It 
is intended to iraugurate the working by a banquet, at which Mr. 
Wertinghouse and а leading American steel king are expected to be 
present. | 

Sentence.—Two men, A. Bigmore and А. Lloyd, have been 
sentenced to 9 and 12 months’ hard labour respectively for stealing 
and receiving gutta-percha from the Telegraph Construction 
Company. 

Sweden.—A company has just been formed in Stock- 
holm, with a capital of 35,000 kr., to be known as the Elektriska 

a dustrieactitLoleg Stella, 
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Electrical Wares Exported, 


Waser вири Jury l6Tu, 1901. 


WEE momo JULY 15TH, 1902. 
Adelaide. Teleph. mat... Value £85 
68 


Alexandria.. ve .. Value £393 
Alexandria .. 200 


“+ T sa Azores А vx ss 925 
Amsterdam .. ate ee ae 80 „  Teleg. instruments. 190 
Boca. Teleg. mat. ee 6, 265 Boulogne .. не ade ws 15 
» Teleg. mat. ‚ 222 Buenos Ayres. Teleg. mat. .. 188 
Bombay oe ae ee ee 50 Т Teleg. wire .. 611 
Boulogne. „‚‚ 100 | Calcutta .. .. .. .. 8991 
Brisbane. Teleg. cable . 114 Cape Town.. ag ss .. 831 
si 'Teleg. instruments 850 » Teleg. mat... . . 817 
T Teleg. stores.. $4 83 Channel Islands .. Vs v 63 
Buenos Ayres T bs .. 642 Christchurch = - ds 61 
» Teleg. cable .. 800 Colombo К TM .. 896 
Calcutta x ae n .. 856 Durban ма ud Si . 820 
ü Teleg. wire. .. 100 ʻi Teleg. mat. .. 182 
Cape Town ee oe ee ee 873 East London ae ee . 1,282 
Christiania. Teleg. wire " 26 Gibraltar. s Р "T 50 
Colombo  .. is zs . 667 Gothenburg. Telephone .. 444 
Copenhagen. Teleg. wire 5% 92 Hamburg. Teleg. mat... .. 521 
Durban “> sè Ms e 0 48 Hong Kong.. S " - 10 
» Teleg. mat. ET 86 Melbourne .. x x .. 118 
East London. Teleg. sundries 206 New York .. a is .. 140 


Gothenburg.. Ez e m 12 Port Elizabeth  .. 8 8 Р 88 
Hamburg. "eleg. mat... .. 550 Bt. Petersburg. Teleg. wire .. 1,162 
Hong Kong "t . ee ee 14 Shanghai ee . * 0 es 47 
Kobe. Teleph. apparatus. 825 | Singapore. Teleg. mat. 209 
Launceston.. ix ie . . 128 Stockholm. Teleph. cable 455 
Lyttleton .. E .. 115 | Sydney ws 94 d . 1,274 
Malta.. zx zs 45 1,000 
Maryborough. Teleg. mat. .. 1,161 Tota] .. £10,297 
Mavayan  .. T m ox 812 — 
Melbourne .. x ds os 10 

P Teleg. wire.. e 175 
Napier єз $5 Vs 12 
Paysandu as . 800 
Perth .. as d ès oe TiO 
Bt. Petersburg. Teleg. mat. .. 50 
Saigon > is e a 19 
Stockholm. Teleg. mat. =» 87 | 
Bydney S 671 


$i Teleg. cable Se 
Townsville. Teleg. mat, .. BAR 
Yokohama .. "m x ee 420 


Total ee £14,039 


Foreign Goods Transhipped. 


Cape Town. Elec. mat. 
Colombo. 


Value £260 
Elec. lighting mat. 28 
Durban. Elec. mat. 255 40 
Hamburg. Elec. goods. ss 20 


Total 


. £848 


—— 


Bankruptcy Proceedings.—At a meeting of the 
creditors of David Roberts, electrical engineer, 30, Machlin Street, 
Derby, on Friday, it was stated that the unsecured liabilities 
amounted to £139 10s. 7d., and the deficiency to £111 18s. ld. 
Loss of law suit, and loss of credit and trade from the same cause, 
experimenting on motors, and want of capital, are the causes of 
failure. 

In re A. Pollock, electrical engineer, Middlesbrough, first meeting 
and public examination are to be held July 25th. 


Dissolutions and Liquidations.— The Hiram Maxim 
Lamp Company is winding up voluntarily, with W. F. Mills, 37, 
Walbrook, E.C., as liquidator. 


Books Received.—‘ Supplementary Regulations for 
Secondary Day Schools aud for Evening Schools " (from August 1st, 
1902. to July 31st, 1903). London: Board of Education and Eyre 
and Spottiswoode. 1902. 4d. 

" Fortschritte der Elektrotechnik," by Dr. Karl Strecker. 
fourth part. Berlin: Julius Springer. 1902. 

“The Steam Turbine," by Robt. M. Neilson. London: Longmans, 
Green & Co. 1902. 7s. 6d. net. 

"Die Internationalen absoluten Masse, insbesondere die Elec- 
trischen Masse," by Dr. A. von Waltenhofen. Brunswick: Vieweg 
and Sohn. 8 and 9 marks. - 


1900, 


Catalogues and Lists, —M Essns, P. R. Jackson & Co., 
Lro., of Salford Rolling Mills, Manchester, have issued a new price 
list of their enclosed ventilated motors. 


The MipLAND Егествіс Wire Co., of Leicester, have brought 
out a new list, giving prices and particulars in tabulated form of 
their electric light wires and cables, dynamo wires, flex corda, &c. 


Messrs. NALDpER Bros. & THOMSON, Lro., have sent us a copy of 
Bection 2 of their new catalogue treating of permanent magnet 
ammeters and voltmcters manufactured by them. The list is fully 
illustrated and gives prices. The company will shortly be bringing 
out Section 3 of the catalogue, which treats of recording instru- 
ments; also Section 4, which will cover their line of automatic 
switches and circuit breakers. 


Messgs. MON TH CaLLow & Co., of Ludgate Broadway, E C., have 
placed before us a copy of the Polyphase” section of their cata- 
logue of “Perfecta ” resistance apparatus, detailing starters, regu- 
lators and controllers. ` 

Messrs. Davies Bros. & Co., Ітр, of Crown Works, Wolver- 
hampton, have sent usa list of galvanised corrugated sheets and 
fittings for sheds, roofings, tanks, &c.. 

The G.E. Co. have issued a handy little pocket booklet of 24 pp., 
in which they give some tables of the electric lighting stations in 
the United Kingdom, for which details they acknowledge the per- 
mission of the proprietors of the ELECTRICAL Review. Alternate 
pages give particulars of G. E. G. speaial lines of manufacture. 


Messrs. Ennest Scorr & MoumTAm, Lro., Lave 
beautifully set out brochure— Machinery for electric аа es 
mission," in which many illustrations and particulars are given of 
the latest types of machinery supplied by tLem fot such work in 
mines, collieries, factories, &c. 

Messrs. Lassen & H;onr, of Queen Victoria 
sent ue one of their lists of the Atlas euperhea 


-ed steam i 
Lad work under the Schmidt patents by arrangement with Mean. 
aston. 


Mz. T. W. Warp, of Albion Works, Savile Street, Sh»ffield, who 
has recently opened extensive new machinery sho WTOOL,S, has issued 
a list of new machinery which he has to off. r, 
tools, dynamos, motors, pumps, boilers, &c. 


An illustrated sheet of different types of clectric ventilating 
Б апа motors has come to hand from Mr. G. WEHR бонке, of 
erlin. 


5 reet, E.C., have 


including engincen' 


Electric Launch. — Messrs. Veritys, Limited, have 
received instructions direct from His Highness Th> Maharajah Sir 
Ganga Singh of Bikaner, to build and equip an eiec.riclaunch snit- 
able for sporting purposes. It will have a specially shallow 
draught, and be constructed in such a manuer that weeds will be 
incapable of obstructing its progress. We lcan that this order 
resulted from the firm having satisfactorily supplied His Highness 
with all the requisite fittings for his pilace at Bikaner, and 
afterwards with the necessary plant and mat.rial for а small central 
station and lighting scheme in his State. 


Electrical Exhibition at Falmouth.—The sixty- 
eighth exhibition of the Royal Cornwall Polytechnic Society will 
be opened at Falmouth on Tuesday, August 26th, and, as announced 
in our advertisement pages to-day, there is to be a special feature 
made of electrical appliances. This ів partly tecause the present 
president is Sir W. H. Preece, K.C.B., F.R.S. 1% Exhibition will 


remain open until August 30th, and exhibits are iavited under the 
following sections :— 


_ 1. Electrical generating plants suitable for central supply stations or for 
isolated lighting or motor installations with oil, petrol, gas or steam engines, 

2. Lighting accessories, lamps, fittings, wires, &c. 

3. Motors and motor-driven machinery. 

4. Electric traction apparatus. 

5. Electric bell apparatus. 


> Pesan and telephone apparatus for Post ОП зе, dou.estic, and railway 
work. 


7. Wireless telegraph apparatus, 
8. Submarine cable apparatus. 


9. Electric motor cars and electrical accessories for automobile work. 
(Current will be provided by arrangement.) 
Recognising the importance of adopting modern 1.ethods and 
machinery, especially for the use of mining, the Royal Cornwall 
Polytechnic Society invite manufacturers and engineers to 
exhibit :— 


(1) Motor fans, pumps, and winches: (2) electric reck dril)s; (8) underground 


traction: (4) wiring systems for damp situations; (5) signall.ng and telephone 
apparatus. 


Imports of Foreign Electrical Pla:t.—June proved 
to be rather an active month as regarda the importa of foreign 
electrical goods and apparatus into this ccuntry. Tue value of 
the imports during the month amounted to £71,702 us compared 
with £5,336 in the previous month and £54,3(7 in Juuc last year. 
So far as the year has gone, however, there has been a notable 
decrease in these imports, the returns for the six mci.ths ending with 
June last showed a total of only £355,411 a3 compared with 
£552,966 in the corresponding six months of 1901. 


Not Guilty,— Before the Common Sergeant at the Old 
Bailev on 9th inst, Charles Bright, J. F. Moreno, n .d R. G. Fudge, 
were brought up on a charee of concealing shares with a view to 
defrauding creditors, The case was frequently re'erred to in out 
columns during the hearing in tne City. The tudin. of the jury at 
the Old Bailey was that no case had been rade out against the 
defendants. The Common Sergeant said tl at the bankruptcy pro- 


ceedings against Bright were misconceived. All the defendants 
were found ‘ Not Guilty." 


Trade Announcements,—The American Circular Loom 
Company, of Boston, has opened offices at 27, Chancery Lane, 
London, E.C., for introducing its flexible loom conduit in this 
country. The product is claimed to possess many ac vantages for 
interior wiring, and it is stated that in Amcciza alone 15,000,000 ft. 
was used last year. Illustrated catalogues and price li ts may be 
obtained at the above address. The flexibility of t.e concuit allows 
of bends of aay radius at the will of the constructcr. The tube 18 
constructed of a spiral of the best insulating fibre, wound with a 
heavy Para rubber friction tape, over which 1s a coutinuous woven 
jacket of cotton, similar to that iu use in th. ordinary ga:den hese, 
except that. the stitch is much finer, giving it the quality of strong 
canvas. The whole tube is then saturated with an insulating conr 
pound, care beiug taken that none shall touch the iuside fibre, thus 
leaving the inside of the tube smooth and haid. It is finally run 
through powdered mica, thus producing a tube which is thoroughly 
flexible and waterproof, and highly fireproof. Mr. J. H. Cummings 
is the European agent for the American compauy. — | 

Mr. H. E. McKrell haa just been appointed uianager for London 
to the Anchor Cable Co., Ltd., cf Dacre Hov e, Victoria Street, 
S.W. A stock of standard sizes will be kept iu ludon. . 

Tbe business of Messrs. Hugo Gibson & Co, clectric light and 
power contractors and engineers, of 14, Tem le Strect, Birmingham, 
wil in future be carried on alone by Mr. Artbur Hugo Cec 
Gibson, the other partners, Mr. Ernest Geo. Miles aud Ada Gibson 

having retired. 


TheiNewton Electrical Works, Ltd., of Тачи(оп, have purchased 
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the gas and oil an cine business lately carried on by Messrs. Allen 
and Barker, of T:unton. They have now special facilities for 
manufacturing the engines on a larger scale than heretofore, and 
have secured tha services of Mr. Barker, and a portion of the old 
staff and banda, so that the business will, therefore, proceed unin- 


terraptedly, and on л larger scale. 


ELECTRIC LIGHT AND POWER NOTES. 


Abemychan.— The Council has received notice from the 
Provincial Electric Supply and Traction Co., Ltd., that they intend 
applying for a prov. order to supply electrical energy in the dis- 
tric. The Co- weil has decided to object to the application and to 
apply for a prov. order itself. 


Achtan-unfler-Jyne.— The following rates for the 
supply of energy hav^ been adopted by the Т.С. :—Public lighting, 
Ad. per unit; other Corporation departments, 34d.; private con- 

4d., or alternatively 18. per 8-c.P. lamp fixed per quarter, 
and in addition 144. per unit; for power purposes, 14d. 


Asylinm.—The Fife and Kinross Asylum Board has 
resolved t^ adopt electric lighting. 


Bangor (WaleS),—The electric light works are about 
to be enlar'ed, owing to the increased consumption. Mr. Pryce 
Smith is the manager. 


Barnes and Mortlake.—Application has been made by 
the U. D. C. fora furt»cr loan of £1,900 for house connections. About 
950 connections ar? on order. 


Bererley.— The L. G. B. has sanctioned the borrowing of 
£14,784 for electric lighting purposes. 


Birkdale.— On August Ist the electric power station 
will be inaugurated. The cost of the undertaking is estimated at 
£20,000. 


Bornor,— An Electric Light and Power Company 
intends to make apolication for a prov. order to supply electricity 
within the district. 

Bradford.—Dvadford enjoyed its peace and thanks- 
giving celebrations last Monday, and an unprecedented use of 
electric lighting was made for the purpose. The two most notable 
festures of the illnminations were put down to the credit of the 
Rectrical and Tram vay Departments. Mr. Chattock, the city 
electrical engineer, had designed pictorial representations in 
coloured lights of typ‘cal animals of the Colonies and India, which 
occupied the whole of one end of the Town Hall, and attracted 
шеф admiration. The chief success, however, was an electric 
(атсаг, the frar2work of which was completely hidden under a 
mae of 800 coloured lampe, made up in elaborate designs, and con- 
sitting, by general admission, the prettiest thing ever seen in the 
city in the way cf illuminations. The car traversed the whole of 
the Bradfcrd rcutes during the evening. 


Brentford.—The U. D. C. has received notices of applica- 
tion for electric lighting powers from the United Electric Light 
Company, Limited, and the Provincial Electric Light Company. 
lt kas decided to oppose both schemes. 


Brentwood.— The Provincial Electric Supply and Trac- 
tion Company intends to apply for a prov. order to supply electric 
light in the district. 


Bridgwater.—The Bridgwater District Electric Supply 
wd Trytion Cor pany, Limited, is applying to the B. of T. for a 
йү Ai to supply the area of the borough and part of the rural 

ict. | 


Brierfield,—At the meeting of the U.D.C. on July 


10th a letter was rad from the town clerk of Nelson, intimating 
the willingness of t^e Corporation to supply electricity to Brierfield 
hv illominating purycses at 2d. per unit. 


Bristol, —Thbe s'atement of accounts of the Corporation 
electrical undertaking forthe year ended March 31st last, shows that 
tte nomber of consumers on March 25th, 1902, was 1,790, being an 
locrease of 283 during the year. The total connections to the mains 
Ме equivalent to 149,146 8-c.P. lamps, this being an aggregate in- 
теме equivalent to 29,531 lamps. Tbe number of units sold was— 
dre lighting 7,905,794, power 310,054, public lighting 480,776, 
making а total of 2,756,624, and an aggregate increase of 565,065. 

we of electri motive power has continued to increase, and the 
‘lle of energy for that purpose has more than doubled during the 
Jut. The gros receipts amounted to £44,882 12s. 3d., and the 
Res expenditure to £26,848 76. 11d., leaving a gross profit of 
415034 46. 4d., to meet capital charges of £19,030 5. 5d. The 
тей balance atthe commencement of the year was £505 3s. 7d, 
Which, with £490 178 6d. transferred from tbe reserve fund, has 
met the deficiency ou the year's working of £996 1s.1d. А report 

the City electrical engineer shows that the total number of 


sub-stations now constructed is 55, and the total mileage of cables 
laid is 159, having 550 miles of conductors The cost of working 
the undertaking has been considerably reduced. Although the very 
heavy expenses in connection with charges on capital, amounting ма 
considerably over 14d. per unit sold, much of which capital has 
not even yet become remunerative, have prevented the securing of 
a net profit, Mr. Faraday Proctor estimates that the working of the 
department during the next financial year will enable a further sam 
to be placed to the credit of the reserve. The demand for elec- 
tricity for power purposes showed an exceedingly satisfactory 
development, and many of the larger firms in the city are now 
taking, or arranging to take, electricity from the department for 
driving their machinery. 


Bromley.—Messrs. Edmundson’s Electricity Corporation 
have notified the R.D.C. that they have applied to the B. of T. for a 
prov. order for supplying Farnborough, Hayes, Keston, Orpington 
and St. Mary Cray. 


Burslem.—The Potteries Electric "Traction Co. have 
informed the T.C. of their intention to apply to the B. of T. for a 
provisional order to supply electricity in the Council's area. 


Calverley.— The Provincial Electric Supply and Traction 
Co. intend to apply for a prov. order for the supply of electrical 
energy within the district. The U.D.C. has decided to oppose the 
application, and to take steps to apply for an order. 


Carnarvon.—Sir Wm. Precce, on Saturday, addressed at 
Carnarvon a meeting of the representatives of various public bodies 
in the county,at which he urged the necessity for carrying into effect 
a scheme for a uniform service of electricity, which he pointed out 
could be worked out at a comparatively small cost, seeing the large 
amount of water power available. A committee was appointed to 
enter into the details. 

Sir Wm. Preece estimated that at least 20,000 H.P. was in use in 
the county. If Llandudno, Conway, Bangor, Carnarvon, Pwiheli, 
and Criccieth amalgamated together to generate their own electrical 
energy, they would eave a third of their capital, and get their elec- 
tricity at a third of the price. He considered that three power 
stations would be required for the county, one of which could be 
operated by water. 


Castleford.—The U.D.C. has received from the Pro- 
vincial Electric Supply and Traction Co. notice of its intention to 
apply fora prov. order to supply in the Council’s district. 


Clacton-on-Sea.—The D. of T. has agreed to postpone 
any decision with reference to the revocation of the U.D.C.'s 
electric lighting order, until January next. 


Deptford.—The M.B.C. has received notice from Mr. 
Sydney Morse on account of the County of London and Brush 
Provincial E.L. Co., that he will apply for a prov. order for 
Deptford. 


Drayton.—An application on behalf of the Market 
Drayton Electric Light and Power Company, for the consent of 
the Council to an application by the company for a prov. order 
authorising the company to supply electricity in the parish of 
Drayton-in-Hales, has been granted by the R.D.C. 


Durban.—At a meeting of the Town Council on 
June 23rd it was decided to send an indent to England for a 
further £25,000 worth of electrical machinery, so as to overtake the 
extraordinary demand for electric light. It is also proposed to 
import electric cars for the use of coloured people, to be labelled 
Not for Europeans.“ 


Dewsbury.— The T. C. has decided to obtain the sanction 
of the L. G. B. to the borrowing of £10,000 for further extensions 
of the electricity works, necessitated by the supply of energy to the 
British Electric Traction Company. 


Earleston.—The Provincial Electric Supply and Traction 
Company intends to apply for authority to supply electricity in the 
Newton-in-Makertield district. 


Eccles.— The T.C. bas applied to the L.G.B. for per- 
mission to raise a loan of £22,815, for the extension of the electric 
lighting scheme. 


Failsworth.—The U.D.C. has decided to transfer its 
prov. order for electricity supply to the Corporation of Manchester 
for a term of 21 years, subject to the approval of the Board of 
Trade. 


Faversham, — The South-Eastern Electric Lighting 
Company is about to apply for a prov. order to supply electricity 
within the R.D. Council's area. 


Finchley.—The B. of T. has decided to defer con- 
sideration of the question of revoking the Council's prov. order 
for another year. 


Frome,—The U.D.C. has decided that application be 
mada to the L.G.B. to sanction the borrowing by the Council of 
auch sum as may be necessary for the installation of worka for the 
supply of electricity within the district, and that Mr. F, H. Med- 
hurst be engaged as consulting engineer of the Council. 


Gwyrfai.—The D.C. has decided to support the applica- 
tion of Mr. Assheton Smith, the owner of the Dinorwic Slate 
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Quarries, for a prov. order to light tho rural districts between the 
quarries and the sea at Port Dinorwic with electricity. 


Hawick.—The T.C. has decided to light all the streets 
of the town with electric light instead of gas. 'l'he electric com- 
peny's offer for lighting, upkeep, extinguishing, &c., is over £1,070 
per annum, while the gas company's offer was £844. 


Heston—Isleworth.—The U.D.C. has received notice 
from the United Electric Lighting Co. of their intention to apply 
for electric lighting powers. The Council bas decided to oppose 
the applieation, and having considered the report of Mr. Enright on 


a scheme to light the district, has resolved to ask the B. of T. for an 
extension of time. 


Inverness.—The Electric Supply Corporation, Limited, 
London, intend to apply for a prov. order to erect electric lightiug 
works in the burgh. The petition will be opposed by the T.C. 


Isle of Wight.—For the twofold purpose of supplying 
the district at Parkhurst and Cowes from Newport, for which a 
main will have to be laid between the two towns, Edmundson's 
Electricity Corporation have given notice to the R.D.C. that the 
Isle of Wight Electric Light and Power Co. intend to apply for a 


prov. order for electric lighting in the parishes of Carisbrooke and 
Northwood. 


Kent.—Messrs. Downer & Jackson have given notice 
to the East Asuronp R. D. C. of the intention of the South-Eastern 
Electric Lighting Co. to apply for a prov. order to supply elec- 
tricity within the company's area. BhIůuduk R. D. C. has decided to 
support the same company's application to supply in the Council's 
area. CRANBROOK District Council has received a similar intimation 
from the South-Eastern E.L. Co. 

The Kent E.P.D. Co., Ltd., the Kent Electric Power Company 
and the South-Eastern Electric Lighting Company respectively 
intend to apply for prov. orders to supply electricity within the 
EasTRY Council's area. 

The Provincial Electric Supply and Traction Company has given 
notice to the CHATHAM Т.С. of its intention to apply for a prov. 
order for the supply of electricity within the area of the Chatham 
authority. The Kent E.P.D. Co., Limited, has given the Council 
similar notice. 

The County of Kent Electrical Power Distribution Company, 
Limited, intends to apply for a prov. order to supply electrical 
energy within the Urban District of SiTTINGhOoURNE. The Kent 
Electric Power Company also intends to apply for & prov. order. 


The South-Eastern Electric Lighting Company and the Kent 


Electrical Power Distribution Company intend to apply for prov. 
orders to supply electrical energy in QUEENBOROUGH. 
RocHESTEBR.— The Kent Electric Power Company, the Kent 
E.P.D. Co., Limited, and the Provincial Electric Supply and 
Traction Company, have all intimated their intention to apply for 
prov. orders to supply electricity within the city. 
BrEAN.— The South-Eastern Electric Lighting Company intend 
to apply for a prov. order to supply electricity in the R.D.C.'s area. 
BnRAMBY.—Messrs. Edmundson's Electricity Corporation, Limited, 
the South-Eastern Electricity Company, the Kent E.P.D. Co., 
Limited, and the Kent Electric Power Company intend to apply 
for prov. orders for electric lighting in the R.D.C.’s district. 
MirTow.—The U. D. C. have received notices from the County of 
Kent Electrical Power Distribution Company and the Kent Elec- 
tric Power Company of their intention to apply for prov. orders 
to enable them to supply electrical energy inthe Milton district. 


Kilmarnock.—The Electric Committee has offered Mr. 
Bryson, who was appointed engineer for a scheme of electrie 
lighting in the burgh, a sum of £330 as a settlement in full of his 
claim and expenses, in consequence of the scheme having been, in 
the meantime, abandoned. It is stated that Mr. Bryson, whose 
original claim was £976 17s. 3d., has eignified his willingness to 
accept this sum. 


Leven.—The Electric Supply Corporation, London, 
intends to apply for a prov. order for electric lighting in the burgh. 


Littlehampton.—An electrical supply company intends 
to apply for powers to supply electricity in the district. 


Liverpool.—During the recent rejoicings the people of 
Liverpool were entertained by an illuminated tramcar, which was 
ermitted by the Tramways Committee to run over the main routes 
in the city. The illuminations of the car were specially designed for 
the Coronation festivities. 


London.—L.C.C.—At last week's meeting the Highways 
Committee reported that as the number of alternating current 
electricity meters sent in to be tested at the stations established for 
the purpose in Cranbourne Street and Victoria Embankment was 
very large and was constantly increasing, it was necessary in order 
to cope successfully and expeditiously with the work to provide addi- 
tional apparatus at the Embankment station. Having regard to the 
desirability that no ground for complaint of unnecessary delay 
should exist, the Committee considered that the plant required 
should be obtained as soon as possible, and on their recommendation 
the Council authorised an expenditure of £500 for the purchase of 
au alternator and a motor. 


The Lewisham Supply Co.—The Highways Committee recalled the 
fact that the Lewisham and District Electric Supply Co. some time 
carried out certain works without having first obtained the approval 
of tha Council, and after having had notice of the Council's dis- 
approval of the works. As a result of police-court proceedings in 
respect of these unanthorised works the company was fined sums 
amounting to £14, and was ordered to pay £10 10s. to the Council 
as costs. The company appealed to the Board of Trade against the 
Council's disapproval of the works, but withdrew the appeal at the 
inquiry instituted by the Board. A fresh notice had recently been 
served by the company in regard to those and other works, and at 
an interview between the officers of the Council and of the 
company the representatives of the latter proposed that the Council 
should approve the fresh notice on the company entering into 
an agreement that certain portions of the mains already laid should 
be removed, if so required by the Council, at any time within three 
years from the date of the agreement, by the company at ita own 
cost, if not exceeding £200, and the Council to pay half of any 
cost beyond that amount. The Highways Committee were advised 
that this was an equitable arrangement in the circumstances, and 
the Council recently gave conditional approval of the works. The 
solicitor had since obtained from the company’s solicitors written 
confirmation of the proposal made at the interview, and had 
pared an agreement in accordance therewith. It was decided to 
approve the agreement, and to authorise the solicitor to obtain its 
completion. 

The Council, on Tuesday, resolved to lend £25,000 to the Fulham 
LL Council for an extension of the electric lighting instal- 
ation. 

KENSINGTON.— The M B.C. some time ago resolved to extend the 


public arc lighting in the main roads, and 98 new lamps have so far 
been put into use. 


Lydd.—The South-Eastern Electric Lighting Company 


intends to apply for a prov. order for supplying electricity in 
the borough. 


Melbourne.—At a meeting of the City Council on 10th 
ult. it was decided to obtain a loan of £50,000 for the purpose of 
carrying out the additional works necessary to complete the 


Council's electric supply scheme already authorised, and for exten- 
sion of the underground mains. 


Mexborough.—The U.D.C. is to make application for a 
loan of £2,500 for extension of the electricity undertaking. 


Newport.—Mr. Parshall, consulting electrical engineer 
to the B.C., proposes that a new unit of 500 xw. output should be 
provided, making a total plant capacity of 1,500 xw., and that a 


secondary battery of a total storage capacity of 1,000 xw.-hours, 


based on a 5 hours’ discharge, be installed, in order to equalise the 
load on the generators, and to enable the plant to be shut down at 
night. The estimated cost of the whole of the plant and work 
referred to, amounts to £17,933 11s., made up as follows :—Addi- 
tions to steam generating plant, including two boilers, опе 8001. H.P. 
engine, one 500-K W. generator, piping, foundations, balancer, 
additions to switchboard and connections, £10,379 6s. 8d. ; storage 
batteries, boosters, additions to switchboard, connections, &c. 
£5,580 ; feeders for supplying portion of lighting network, £1,974 
4s. 4d. The Electricity Committee has resolved to recommend the 
Council to accept tenders for this plant. 


Newton-le-Willows.—The U.D.C. has received from 
the Provincial Electric Supply Company, a notice of their intention 


to apply for a prov. order to supply electricity in the Council's 
area. 


Niagara.—It is said that contracts have been let for part 
of the plant needed for the transmission of electric current from 
Niagara Falls to Toronto. ‘The distance is 90 miles, and the trans- 
mission is to be effected at a pressure of 60,000 volts. The gene 
rating plant will consist of 10,000 н.р. units, generating current at 
11,000 volts, step-up transformers being used to raise this to the 


line potential. It is hoped that by July next year the first of these 
units will be at work. 


Penzance.—The Provincial Electric Supply and Trac- 
tion Company and the United Electric Light and Power Company 


intend to apply for a prov. order to supply electricity within the 
area of Penzance. 


Ponty pridd.—lIt is calculated that the small generating 
plant will afford sufficient power to run the first tramway from this 
town to the big colliery centre of Cilfynydd in five months. It is 
quite within the range of probability that there may be a settle- 
ment of the differences between the local authorities and the South 
Wales Distribution Company. Negotiations are proceeding with 
a desire for a satisfactory adjustment. 


Renfrew.—The Electric Supply Corporation intends 


to apply fora prov. order to supply electricity within the burgh. 
The T.C. will oppose the application. 


Ripley.—The Provincial Electric Supply and Traction 
Company and the Derbyshire and Nottinghamshire Electric Power 
Company state their intention to apply for prov. orders for electric 
lighting in the district. 
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River Tyne. — Тһе South Shields Corporation has in 
band the lighting of the market place and direct ferry landings with 
electricity. 

Romford.—Three companies, Messrs. J. & J. 5. 
Enright, the Allgemeine Electric Company, and the United 
Electric Light and Power Supply Company, are in competition for 
lighting the district. The tenders have been referred to the 
Council's electrical engineer for his opinion. 


St. Annes.—At the meeting of the U.D.C. on July 9t) 
it was reported that instead of the profit of £12 stated to have 
been made at the electricity works last year there was a loss of 
£327, the payment of a quarter's interest and sinking fund contri- 


bution not having been included in the statement recently made. 


Scunthorpe.—On the gronnd that it is its intention to 
apply for a prov. order itself, the U.D C. has decided to oppose the 
application of a London company to the B. of T. for power to supply 
electricity within the Council's district. 


Seaford.—At the U.D.C. meeting on Monday a letter 
was rad from Mr. F. J. Warden Stevens, inquiring whether the 
Council would consent and offer facilities to a company proposing 
to supply electricity in the Council's area. It was decided to reply 
that if the company submitted their scheme and it met with 
approval, facilities would be given. 


Southrate.— The C. D. C. has decided to apply for a prov. 
order fcr the generating and distributing of electricity. 


Southport.— So successful have been the electric illumi- 
nations prepared in view of the Coronation, that the T.C. has decided 
ona permanent scheme. The whole length of Lord Street from the 
Prince of Wales Hotel to St. George’s Church will be illuminated 
onone side. The estimated cost of the scteme is £1,465. 


Stourbridge.—The T.C. has decided to operate the 
electric lighting order which it has obtained. 


Stretford.— Tbe U.D.C. has resolved to accept the 
tenders of Messrs. E. Heaton & Son for steam raising plant, 
£3,095; the Westinghouse Co., Ltd., for team- driven generators, 
condensing plant, pipes aud accessories, 45, 619; and the Anchor 
Cable Company, for service mains, £9,682. These tenders ate iu 
connection with the Council's scheme for electric lighting. The 
official sanction of the B. of T. has been received for the borrowing 
of £54,680 for the reconstruction of the tramways and the equip- 


. mentof electric traction within the district. 


Teignmouth.—The C. D. C. has favourably considered an 
agreement submitted by Mr. Purvis on behalf of Messrs Crompton 
and Co., who are desirous of supplying electric light within the dis- 
trict, and is to make an application for an extension of time in 
which tocarry out the works authorised by the Council’s prov. order 
of 1899. 

Thornhill, — An electrical company intends to apply 
for a prov. order to supply electrical energy within the district of 
Thornbill. The T.C. will oppose the application. 

Tyneside,—The Felling-on-Tyne U. D. C. has decided 
that application be made to the B. of T. for its approval of a high- 
pressure system of electricity supply throughout the district, as 
requested by tbe Northern Counties Electricity Supply Company. 
This is euggested in order that that district may be supplied from 
Hebburn, the latter town being about three miles to the cast of 
Feline. A similar application was made by the Electricity Supply 
Company to the IIebburn-on-Tyne U.D.C., and there, too, it was 
decided to make the necessary application to the B. of T. / 

Walton,—The U.D.C. has received intimation from the 
Urban Electric Supply Company of its intention to apply fora 
prov. order for the lighting of the district. The Council is divided 
on the question. 

Wells,—Messrs. Crompton & Co., Ltd., have offered to 
erect and work an electric installation in the city at their own cost, 
and to give the Council the option of taking over the works at 
stated periods and prices. The T.C. has decided to favourably con- 
sider the application. 

Weymouth.—A echeme of electric lighting has been 
approved of by the T.C. The estimated cost is £44,500, and a loan 
for {Ыз sum is to be applied for. It is proposed to charge private 
consumers 6d. per B.T. unit, and for public lighting 3d. per unit. 

Whitstable-on-Sea.—The South-Eastern Electric Light- 
ing Company has given.notice of intention to apply for a prov. 
order for an installation of electric power in the district. 

Whitworth,—The Provincial Electrical Supply an-! 
Traction Company, Limited, intends to apply for a prov. order to 
supply electricity in the district. 

Windlesham.—The Ascot and District Electric Supply 
Corporation proposes to obtain powers to supply electricity in 
Wind'esham and Bagshot. 

Windsor.— The shareholders of the Windsor Electrical 


Installation Company have adopted a scheme for the formation of E 
Dew company to work the prov. order for supplying electricity in 


Slough and Datchet. 
Wolverhampton.— The accounts of the electricity 
undertaking for the year ended March 31st last, show that the 


net result of the year’s working, after payment of interest. and 
sinking fund charges, is a profit of £507 13s. 11d. In addition to 
this the sum of £405 6s, 4d. has been expended during the year 
out of the revenue of the department in respect of the 
changing over of the system of supply sanctioned by the 
Council in November, 1898. The undertaking has also been 
debited to the extent of about £400 in respect of interest and gink- 
ing fund on plant iustalled for tramway purposes, for which no 
revenue has been obtained except during the last two or three 
weeks of the financial year. The gross rcvenue was £13,240 
12s. Sd., and the expenditure £6,745 19s. 8d. The capital account 
stands at £171,610 10s. Id. The output for the year was 746,318 
units, and the energy generated 1,026,949 units, of which 73,425 
were used in the works. The lamp connection amounted to 40,953 
8. P, equivalent. | 

The report was discussed at the Town Council mecting on 
Monday. Councillor Crosbie, the acting chairman of the Committee, 
eaid the reason why nothing had been written off for depreciation 
of machinery was that the Incorporated Municipal Electrical 
Association, at à meeting in February last, decided that no writing 
off of capital was necessary when the period allowed for repavment 
of loans. was not greater than 30 years. Councillor Fred Kvaus 
asked if it was a sound financial balance-sheet unless depreciation 
was allowed for? He was given to understand there was a lot of 
machinery at the Corporation station tbat was becoming obsolete. 
Alderman Lewis seid there could be no doubt there were many 
thousands of pounds' worth of obsolete machinery at thestation. He 
did not think it was creditable to Corporations that they should make 
no profit when so many private companies made one Не did not con- 
sider the £500 really showed much protit at all. The whole thing 
was absolutely unsound until recognition was made of what Mr. 
Evans had said. One consumer in the centre of the town had put 
in his own installation, and he considered that he could make it at 
considerably less cost than the prices the Corporation were charging. 
Ibis was an unhealthy state of things. Councillor White said the 
balance-sheet was 80 bad that he felt bound to support what had 
been said on the question of depreciation, because no class of 
machinery went out of date sooner than electrical plant Alderman 
Joseph Jones said, as there was a great deal of out-of-date machinery, 
lt was a mistake not to provide for depreciation. Councillor 
Crosbie, in reply, said, on the question of depreciation, he found 
bimself at a loss for a better argument than the one he had adduced 
that practically the whole of the Corporations of the country had 
decided that the system of accounts which Wolverhampton had 
followed was the correct one. He did not think that Wolver- 
hampton could afford to set up a standard for itself, but if they 
could eay that they were doing exactly as other Corporations were 
doing, it should be granted that they could not be far wrong. He 
found that practically the whole of the machinery was in use and 
с good work. The Council afterwards adopted the Committee's 
report. : 


" ERU The accounts for the year ended March 
st last show a revenue of £8,441, and a gross profit of £ | 
The net profit is £279. | в ЕЕ 


ELECTRIC TRACTION NOTES. 


Aberdeen,—The Tramways Committee has rejected the 
last 12 electric cars supplied, as after inspection and test they have 
D о not to comply with the specifications. Mr. Bell, the 
electrical envineer, contended that the cars were i pol 
„ ; e 1n many points 


Bilston and Willenhall.—The cars commenced to run 
for trafic on Monday on this section of the B.E.T. Co.’s linea the 
company taking full responsibility until the Board of Trade 
certiticate is received. 


Birkenhead.—Houte indicators of the revolving and 


illumicated type are to be fixed on the Birkenhead electric 


tramcars. At the last meeting of the T.C. estimates for building 
new tramway offices at a cost, including furnishing, of £3,050 were 
accepted. j 


Denton,—The Urban Council has decided to ask the 
В.Т. to prolong the time for the substantial commencement of the 
new tramways for a year to August 17th, 1904. 


Dublin and Lucan.—The accounts of the Dublin and 
Lucan Electric Railway Company for the six months ending June 
30th show a profit on the working of £971, and the directors 
proposs, after providing for debenture interest, to recommend a 
dividend of 5 per cent. on the preference shares, place £300 to 
reserve fund, and carry forward the balance of £82 to next 
half-year. 


Electric Postal Vans.—Experiments are at present 
being made with a service of electric postal vans for the transport 
of mails between Rome and Milan. From the trials so far made, it 
appears likely that these vans will, at an early date, be substituted 
throughout Italy for the horse cars hitherto employed. 


Halifax.—aAs the result of the representations of the 
neighbouring authorities concerned, the Halifax Corporation have 
given instructions for estimates to be got out for extensions of 
routes from Stump Cross to Hipperholme, Hipperholme to Erig- 
house, Salterhebble to Greetlaud, and Salterhebble to Elland - 
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. Huddersfield.—Major Druitt has held a Board of Trade 
inquiry into the tramways accident which occurred here on June 
28th, and was mentioned in the ELECTRICAL Review for July 4th. 
The driver of the car, G. W. Hewitt, said he was sure that he did 
not turn the handlesthe wrong way. He said that he had not been 
taught to reverse the motors before the accident. After other 
evidence had been given, the inspector and witnesses proceeded to 
the Great Northern Street tram shed, and viewed the damaged car. 
It was brought out and run along Ray Street, aud stopped with the 
electric brake both when the trolley was on and off. 'The brake 
worked perfectly. On returning to the Town Hall, Mr. H. N. 
Thomas, the manager, stated that when he went to Moldgreen on 
the night of the accident he obtained two electric cars, and the 
damaged car was got out and drawn into the road, and hauled to 
St. George's Square. He then got the controlling handles, and 
drove the car with its own power to the Great Northern station shed. 
It was got into the shed and left there, locked up forthe night. On 
the following morning he went to the shed, and in the presence of 
Alderman Firth, the car was put into the paint shop and locked up. 
He did this because men would be working in the shed on the 
Monday. The key was never out of his possession except for one 
day, when he was out of town, and the key was then in the keeping 
of Mr. Whiteley, his head assistant. He had examined the car on 
the morning of the inquiry, and he should consider that it was in 
perfect working order, especially the electric brake, at the time of 
the accident. 

Mr. F. W. Taylor, electrical engineer, Golcar, stated that the 
controller was right, and he did not see anything that could pos- 
sibly have caused it to fail. The car was all right. He had never 
heard of a car failing temporarily. He was sure that it would be 
in the same condition now as at the time of the accident. He was 
of opinion that the electric brake was safe to act if the car was 
running at 18 miles an hour. Mr. John W. Wainwright, general 
manager of the British Electric Car Company, Trafford Park, Man- 
chester, said that the car was in good order, and the electrical 
apparatus was perfect. Mr. J. E. Dyson, electrical engineer, Hud- 
dersfield, said that the car was in good order, and should have been 
pulled up by the electric brake. He could not now suggest any 
reason why the car sbould not have been stopped if it was properly 
handled. 

The inquiry was closed. 

It is important to note that the Board of Trade inspector 
thoroughly tested the car without its having been interfered with, 
&nd the brakes were found to be in perfect order. The car was 
driven at full speed and pulled up by both the hand and electric 
brakes; the inspector then got off the car and expressed himself 
satisfied. Mr. Thomas then had another run for the benefit of the 
members of the Press, tasking the trolley off the wire and showing 
them that the electric brake would operate without the trolley 
being on the wire. This also brought the car up satisfactorily. 


London.—L.C.C.—At last week's meeting the Bridges 
. Committee reported that in connection with the reconstruction 
for electric traction of the tramways between the Elephant 
and Castle and New Cross Gate, it was necessary Ito rebuild 
the bridge carrying the Old Kent Road over the Grand 
Surrey Canal. It was proposed to substitute a girder bridge for 
the existing single brick arch at a cost of £3,000, and it 
was important that the work should be put in hand as soon as 
possible. 
the issue of advertisements inviting tenders for the work, but the 
proposal was withdrawn for the present. 

The Council adjourned for a week the consideration of a report 
by the Highways Committee in relation to the reconstruction of 
bridges in connection with the laying of tramways. The report 
states that Sec. 17 of the Council's Tramways (Electrical Power) 
Act, 1900, provides that the cost of reconstruction or alteration of 
any bridges affected by the electrification of tramways shall be 
borne by the Council. Severalinstances have lately occurred of the 
reconstruction or alteration by the companies concerned of bridges 
forming part of, or over, roads which are already, or may probably 
be in the near future, adopted as tramway routes, although no Par- 
liamentary sanction has as yet been given to such tramway routes. 
The Council has no power to require the companies to 80 carry out 
the work as to permit of electrical conduits being placed in the 
carriageways of the bridges, or, in the cases of bridges crossing 
roads, to require that the headway shall be suflicient to permit of 
the passage underneath the bridge of a loaded car, or that the 
buttresses shall be sufficiently far apart as to permit of a double 
line of tramway being laid on the road. Moreover, even if 
the company concerned is willing to make the necessary alteration 
to meet these points, in the structures of the bridges, provided that 
the Council will pay the whole or a part of the cost, the Council has 
no statutory power to enter into any such arrangement. It is very 
desirable that the Council should endeavour to obtain this power. 
One great reason for considering this desirable is that, in some 
cases, when a bridge is being reconstructed or altered, the addi- 
tional outlay necessary to adapt the bridge for the purpose of elec- 
trical conduits being laid in the carriageways, or for tramways to be 
laid in the road beneath, would be inconsiderable as compared with 
the cost which would have to be incurred afterwards, of the neces- 
вагу reconstruction or alteration being made of the superstructure 
or abutments. The Committee therefore propcse that the Council 
should eeek the powers desired in the next session of Parliament. 


At Tuesday's meeting it was decided, on the recommendation 


ст ‘he Highways Committee, to approve an estimate of £205,000, 
m . to enter into an agreement with the South London 
Tramways Company forthe purchase of the whole of the com- 
pany's undertaking for £198,500, the (transfer to take place 
on November 1st next. In a report by the Finance Committee, it 


The Committee recommended the Council to authorise. 


was pointed out that the company's profits for the past financial year 
amounted to £11,400. This sum would be about sufficient to meet 
interest and sinking fund on the cost of acquisition by the County 
Council, but would leave little or no margin for the increase in 
wages, and it was, therefore, probable that the immediate result of 
the purchase would be a deficiency. The Committee submitted, 
however, that it must be borne in mind that full advantage could 
not be obtained from these tramways until they had been converted 
to electric traction. 

The Highways Committee reported that it would be necessary to 
obtain electric cars of a special kind for use on the Streatham lines, 
with the bodies of the cars carried on single trucks, and not on 
bogies as in the case of those for the Tooting tramways. The 
reason for single-truck cars being preferred instead of bogie cara, 
was that the gradient of Streatham Hill is steep, and experience 
had shown that the maximum traction trucks had given consider- 
able trouble on heavy gradients as the driving wheels had a 
tendency to slip in mounting a hill. Moreover, the weight of a 
single-truck саг was about 2 tons less than that of a bogie car, and 
as the new cars would have at first to be pulled by the 
cable, the difference in weight was of considerable importance. The 
Committee mentioned that provision bad been made in the specifi- 
cation for raising the plough from the slot at the junction of the 
clectric and cable lines, and also for apparatus for gripping the 
cable. It was estimated that the cost of the number of cars 
required for the Streatham lines would amount to £59,000, includ- 
ing provision for the necessary appliances to enable the cars to run 
over both electric and cable lines. The c^ntract for the cars should 
be let as soon as possible, so that they might be ready for delivery 


by the time the Tooting lines, over which they would run in con- 


nection with the Straatham tramways, had been reconstructed. On 
the recommendation of the Committee, authority was given for the 
issue of advertisements inviting tenders for the supply of the single- 
truck cars. 

After a brief discussion, the Council resolved to apply in the next 
session of Parliament for powers to enable it to contribute, in con- 
nection with the reconstruction or alteration of any existing bridges, 
the whole or a part of the extra cost likely to be incurred in 
adapting the bridges so as to allow of the placing of electric con- 
duita in the carriageway of the bridges or the laying of a double 
line of tramway iu the road beneath such structures. [This matter 
came before the previous Council meeting as stated above.] Beforethe 
resolution to this effect was adopted, the chairman of the Highways 
Committee explained that such powers, if granted, would result in 
tbe saving of many thousands of pounds. 

An expenditure of £30,000 was authorised for the erection of car 


sheds at Clapham, and of £3,500 for the supply of fuel economisers - 


for the Greenwich power station. Authority was given for tenders 
to be invited for the delivery of the latter. At the next meeting 
the Council will be asked to vote £114,000 for the reconstruction 
on the conduit system of the tramways between New Cross Gate 
and Greenwich. 

The Southwark Borough Council has r-ceived notice of the 
L.C.C's. intention to lay underground mains jin Newington Butts, 
London Road, St. George's Market, St. George's Circus, West- 
minster Bridge Road, and Blackfriars Road, in connection with the 
electrification of the tramway system. 

West Ham.—It is stated that the West Ham Borough Council 
have just accepted a tender amounting to £108,900 for the con- 
struction and equipment of a system of electric trams for the 
borough. The rails are to be made in England. 


Gloucester,— The inquiry into the proposed schemes of 
electric tramways in Gloucestershire, connecting the towns of 
Gloucester, Cheltenham and Stroud, has been fixed to take place at 
Gloucester on July 3186, and already all parties interested in the 
matter are actively preparing evidence and securing signatures to 
petitions to place before the Commissioners. No arrangement has 
been arrived at between the conílicting interests, and the fight 
practically resolves itself into a contest between the Gloucester 
Corporation and the outside districts. Mr. T. Nevins desires to 
carry out a network of tramways in the Stroud aud Cheltenham 
district, which will also run into Gloucester. It is in connection 
with the latter line that all the friction has arisen, and the 
Gloucester Corporation, who are going in for a scheme within their 
own area, object to Mr. Nevins having any running powers over à 
portion of road which the Corporation eye very jealously, having 


regard, no doubt,to possible extensions of the city boundaries in 
the near future. 


IIford.— The U. D. C. having come into conflict with the 
Ilford Gas Company regarding the interference of the Council's 
tramways with the gas mains, the matter was submitted to arbitra- 
tion. The award of the arbitrator was recently issued, and 18 
wholly in favour of the company. The Council will therefore have 
to lower the gas mains over a very considerable distance, and move 
them laterally where necessary. The cost of the award is to be 
borne by the Council. 


Italy.— The engineer, Signor Mario Boughi, of Naples, 
bas published a study on his project for the construction of a system 
ot electric railways of narrow gauge, to be constructed in the 
province of Foggia, which is entirely separated from the rest of 
Italy by the Targauo range. The centre of the system will be at 
San Severo. From this point lines will radiate towards Lucers, 
Torre, Maggiore, Manfredonia, Carpino, Rodi, Vieste, and Monte 
San Angelo. The total length of the proposed lines will be & 
matter of 239:4 kilometres, and the cost of the undertaking will not 
be less than 13,500,000 lire. 


(Continued on page 112.) 
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THE ELECTRIC TRAMWAY SYSTEM OF 


NEWCASTLE-ON-TYNE. 


Now that the electric tramways of Newcastle-on-Tyne have 
been running for about, six months, with all the routes open 


that were originally 
to be constructed, 
the following 
account of the 
whole of the in- 
stallation may 
interest our readers. 

Newcastle is a 
very hilly town, 
situated as it is on 
the steep banks of 
the River Tyne, 
and is peculiar in- 
asmuch as the city 
is almost divided 
into halves by 
the large open 
space called — the 
Town Moor, which 


compreses the strictly business part of the city into 
a very narrow portion between the river and this Moor. 

The borough itself has a population of about 216,000, 
but a great number of people live in the neighbouring 
districts of Benwell, Gosforth and Walker, and travel to and 
from their work in Newcastle, and tbis fact has already 
caused the Corporation to go to Parliament for a Bill 
enabling them to construct extensions of the originally- 
arranged lines in the borough, outside its boundaries, into 


these districts, 


inception in 1879, been subject to keen controversy. 
In that year the Corporation obtained a tramways 


order, under which 
they constructed 
about 11 miles of 
single track, and 
leased them to a 
company, which 
worked them by 
horse haulage down 
to May, 1901. 

The original lease 
was to expire in 
1899, and before 
that time came 
the question arose 
as to what type of 
mechanical power 
should be adopted 
for the tramways, 
and whether the 


tramways, as converted, should be municipalised or leased to a 


private company, 


It was seen that the adoption of mechanical power was a 
sine quá non owing to the way in which the town had out- 
ovn the traffic facilities that horse tramcars could give it, 


pm 
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B 


but whether electrical power or whether cables should be 


adopted, was an open question, and one over which contro- 


versy arose. 
Experts were called in, and gave estimates of the cost at 
which either of the rival systems could be constructed. Both 
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estimate. 


estimates were made 
out on the lowest 
basis on which the 
trau way вуеш 
could be con- 
structed, and the 
electrical overhead 
system triumphed ; 
but, of course, 
when it came to 
construction, it was 
found that, though 
each estimate would 
probably have 
given a workable 
system, yet neither 
gave any margin 
for spare plant, and 
the completed 


system, therefore, cost a good deal more than the original 


In April, 1899, the first rail was laid by Mrs. Cail, wife of 
the chairman of the Tramways Committee, and from that 
time the work was pushed forward as speedily as possible, in 
spite of the difficulties encountered, owing to the fact 
that the horse tramways system had to be kept running, 
till, in May, 1901, the Corporation determined to do away 
entirely with the horse trams, and thus enable the 


construction of the new track to be got on with more 
The tramway question in Newcastle has, from its rapidly. 


даа 
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DOUBLE-DECKED CAR WITH REVERSED STAIRWAY. 


* 
* 


By December, 1901, part of the system was ready for 
running. The power station was almost complete, and on 


the 16th of that 
month the first cars 
started in regular 
traffic. 

During the con- 
struction of the 
buildings, a brick- 
layers’ labourers’ 
strike began in the 
district, and for 
nine months not a 
single brick could 
be laid in any 
building, the conse- 
quence being that 
the Corporation, for 
the large car sheds, 
gave up entirely 
the use of brick, 


and substituted a steel and concrete Structure, whilst in 


the power station the roof was put up on steel uprights, 


and the walls were begun in concrete, 
The delay in the buildings which ensued obliged the 
Corporation also to put off the construction and delivery of 
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cars, the consequence being that not until some time last 
month has the whole of the originally intended system 
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NEWCASTLE Tramways: PowRR STATION. 


been able to be completed and provided with sufficient, cars 
for running. | 

The track is laid on a heavy foundation of concrete, 7 in. 
deep, and consists of steel girder rails 101 lbs. to the yard 
and 45 to 60 ft. in length, bonded at each joint with two 0000 
flexible Crown bonds, and cross-bonded at 
every 120 ft. 

In the space between the two tracks 
conduits have been laid over the whole of 
the system, sufficient to provide for any 
extensions of tramways and public lighting 
purposes which may be likely to take place. 

The ducts used are of various types, 
Albion Clay Company's, Doulton, and 
National Conduit Company's, and all are 
laid in lengths not exceeding 400 ft., with 
manholes at the end of each length. 

Messrs. Hopkinson & Talbot, of West- 
minster and Manchester, were retained as 
consulting engineers, and in March, 1900, 
Mr. A. E. Le Rossignol was appointed 
resident engineer for the consulting engineers 
and for the Corporation. The whole of 
the work was carried out under his supervi- 
sion, and in November, 1901, he was 
appointed general manager and engineer. 

Various sites in the town were at the 
disposal of the Corporation, and the con- 
sulting engineers chose one at Pandon Dene, 
which had the advantage of being practically 
at the centre of distribution of the whole 
system, but had the disadvantage of being 
entirely on filled-in ground, about 90 ft. 
deep, over a former narrow dene or valley. 

Mr. B. F. Simpson, of Newcastle, was 
appointed architect for the power station, 
and it was determined to float the 
buildings over the filled-in ground on a 
heavy block of concrete, stiffened by steel 
rails laid transversely and longitudinally. 
One block is about 280 ft. long, and carries 
the whole of the engine room and a block of 
offices for the use of the tramway staff. 
This block is 8 ft. thick and 76 ft. broad. The boiler 
house is carried on a similar block 104 ft. long by 94 ft. 


broad; whilst the chimney has piles driven in 30 ft., and 
on the top of these tbere is a block of concrete 8 ft. deep 
by 30 ft. square. 

The site adjoins the main line of the North-Eastern 
railway to the North, and lies at a much lower level, so that 
by the construction of a high timber and steel gantry (the 
steel portion of which will form an extension of the boiler 
house in the future), coals are brought direct in the North- 
Eastern wagons into the to» of the boiler house. A double 
line of railway track has been run on this siding, which was 
constructed to the designs of the resident engineer, and on it 
a powerfal electric locomotive takes delivery of a whole train 
of wagons, which pass first over a weigh bridge, and bring 
in up to 200 tons at one time. All the North-Eastern rail- 
way wagons, as our readers may know, are provided with 
hopper bottoms, and when brought into the boiler house, 
striking up a trigger lets the bottom fall out of the wagon, 
e the coals direct into the bunkers below the 
track. 

The boiler house itself consists of a steel framed brick 
building. with steel principals for the roof, of three stories 
and basement. The latter forms the space for the handling 
of ashes; above this is the firing floor; above this the 
sloping coal bunkers, and above this the railway siding for 
the reception of the wagons. 


(To be continued.) 


ELECTRICAL PLANT AT THE DÜSSELDORF 
EXHIBITION. 


(Continued from page 69.) 


A THREE-PHASE 750-kw. Lahmeyer alternator is shown in 
conjunction with Messrs. Haniel & Lueg, of Düsseldorf, and 
will be described later. The only remaining generator of 
this kind is one which is mounted on the same shaft with a 
direct-current generator, as shown in the illustration on the 


NEWCASTLE TRAMWAYX8: TROLLEY Соли Wacon on ТОР oF POWER STATION, 


following page. These machines are direct-driven by a 
horizontal t ndem-compound single-crank engine, built by the 


VA 


ahah 


ORF 


Vol. 51. No. 1,286, JULY 18, 1902.] 


THE ELECTRICAL REVIEW. 109 


Maschinenfabrik Hohenzollern, with trip-valve gear, 
running at 94 revolutions per minute, and capable of 


developing 800 H. P. 
at normal load, 
1,000 H.P. maxi- 
mum. The alter- 
nator is rated at 
500 KW., at 5,000 
volts, while the 
dynamo gives 400 
kW., at 600 volts ; 
the total, 900 KW., 
being obviously 
mach more than 
the maximum out- 
put of the engine. 
The set is destined 
for the works of 
the Rheinische 
Bahngesellschaft, 
Düsseldorf. The 
alternator is of the 
standard Lahmeyer 
type, with double- 
armed fly- wheel; 
there is a bearing 
between the alter- 
nator and the 
dynamo, and the 
armature of the 


latter is carried on a 
short shaft coupled to the alternator shaft. The difference in 


diameter of the two machines is striking, compared with the 
difference in their respective outputs, The building of this 
* donble-machine," as it is called, is of interest, having 
regard to the recent paper at the M. E. A. Convention advo- 
cating “ double-current " generators, and to Mr. Rider’s work 
at Plymouth. 

Of direct current generators, Messrs. Lahmeyer have a 
large display. One of these is of special interest, as illus- 


LAHMEYER CABINET SWITCHBOARD. 


е the firm's fly-wheel type of dynamo ; it is shown in опе 
9 our views (p. 110), coupled direct to а vertical low-speed 
га ше engine built by the Dingler Engineering Works, of 

weibrücken, The engine is rated at 500 to 650 H.P., and 
in at 120 revolutions per minute; the cylinders are 600 
and 950 mm. in diameter, and the stroke 700 mm. The 
E diameter of the armature, and consequently of the field 

agnet frame, is very noticeable ; no additional fly-wheel is 


CoMBINED D.C. AND А.С. LAHMEYEBR GENERATING SET. 


provided, though the dynamo is intended for electrictraction, 
having an output of 450 Kw. at 600 volts. The set is to 


ba erected in the 
Homburg  Elec- 
tricity Works after 
the close of the 
Exhibition. The 
construction of the 
machine, except for 
the larger diameter, 
is generally similar 
—_ to that of the 
| 2 Фуу. ordinary type; the 
„„ ‘fa armature is 3,200 
„ mm. in diameter, 
| ; with а series- parallel 
78 bar- winding and 
equipotential con- 
nections. The 
weight of the core 
is about 3,100 kg. 
The commutator 
has 860 bara, and 
is 2,200 mm. in 
diameter. The field 
magnet consists of 
a cast-iron frame 
carrying 16 steel 
poles; the outer 
diameter of the 
frame i8 4,600 mm. 


The weight of the rotating parts is 16,700 kg., and the fly- 
wheel effect (Wp?) is 33,500 m? ky. 
Shaft in the armature is 850 mm., and in the bearing 
225 mm. ; the length of the bearing is 360 mm. 


The diameter of the 


275-KW. STEAM DYNAMO, 


Near this set are four belt-driven Lahmeyer dynamos, 


used for exciting some of the alternators, Each of these is 
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driven by a horizontal single-cylinder Dingler engine, of 
powers ranging from 30 to 85 H.P., and speeds from 225 to 
180 revolutions per minute. 

_The normal type of direct coupled dynamo is shown in our 
view of a 275-kw. machine, driven by a vertical compound 


CENTRIFUGAL Pump DRIVEN By INDUCTION MOTOR. 


engine built by Messrs. Ehrhardt and Sehmer, Schleifmühle. 
The engine is of the marine type, and has a heavy fly-wheel 
at the end of the shaft remote from the dynamo. The arma- 
ture of the latter is drum-wound for 220—250 volts, at 
150 revolutions per minute; its construction is well shown 
by the cross-section reproduced herewith, and will be seen to 
differ in many respects from English practice. The core is 
well ventilated, and the temperature of any part does not rise 
more than 45? C. in continuous running at full load. The 
magnet poles are of wrought-steel, fixed to the yoke with 
bolts, and the commutator centre is bolted up to the end of 
the armature spider. 

To avoid obscuring the view of their exhibits, Messrs. 
Lahmeyer have adopted the type of switchboard shown in 


450-kw, FL-WHEEL DYNAMO. 


one of our illustrations; this carries alli the instruments, 
switches and rheostats required for controlling a group of 
machines, in a convenient and compact arrangement. 

Several other direct current, machines, coupled to engines 
‘by various makers, are shown; those which{iwe illustrate, 


however, will serve as examples of the leading types exhibited, 
We should mention that one set, consisting of a 440-kw. 
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CROSS-SECTION or 275-kw. DYNANO. 


600-volt Lahmeyer dynamo coupled to a compound 
horizontal single-crank engine built by the Union Works, 
Essen, has an extra heavy fly-wheel, and the armature shaft. 


Rotorua: MAIN SWITCHBOARD, 


is connected to the engine shaft by means of a coupling out- 
side the main engine bearing. It is intended to instal this 
set in a generating station, at present supplying direct 
current; when, as is anticipated, three-phase plant js to be 
substituted, the magnet system will be built up on the cir- 
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cumference of the existing fly-wheel, the stationary arma- 
ture of the alternator added and the dynamo disconnected, 
with а minimum of expense and delay. 

In an adjoining exhibit—that of Messrs. Haniel & Lueg, 
of Diisseldorf—other Lahmeyer machines are met with. 
One is a three-phase induction motor, coupled to a centri- 
fugal pump, intended for the dry docks at the Imperial 
Shipyard, Kiel. This is of a rated power of 310 B. H. P, and 
runs at 165 revolutions per minute. The stator frame is in 
two parts, stiffened by two-part shields, which are journalled 
upon the bearing, but are normally bolted fast in place. On 
removing the bolte, the whole frame can be rotated, the 
outer circumference being provided with teeth for this purpose. 
The rotor is built up in one piece. As the motor is enclosed 
во as to be watertight, special arrangements for artificial 
ventilation are provided ; cold dry air is driven in through 
a special pipe. The slip rings are not enclosed. The 
greatest diameter of the frame is 3,780 mm., and the weight 
of the frame complete 12,500 kg. The diameter of the 
rotor is 2,995 mm., and its weight 5,000 kg. The outer 
diameter of the stator core is 3,300 mm., and the bore 
3,000 mm.; the breadth is 260 mm. The machine is built 
for a pressure of 1,000 volts and a frequency of 50 cycles 
per second; there are 86 poles. The winding of the stator 
is laid in 824 grooves, and that of the rotor in 432. 


(To be continued.) 


ELECTRIC POWER TRANSMISSION IN NEW 
ZEALAND. 


(Concluded from page 67.) 


TRE general arrangement of the switchboard is shown in 
the photograph on p. 110. It is divided into three enamelled 
alate panels, fitted into an angle iron frame. The two out- 
side panels each represent an alternator and contain an A.C. 
amineter, electrostatic voltmeter reading up to 4,500 volts 
connected across the main terminals of the machine, a double- 
pole main high tension switch, double-pole high tension fuses, 
exciter field shunt switch, with an extra contact for 
short-circuiting the shunt coil as the circuit is opened, 
exciter field shunt regulator, field ammeter and synchroniser 
sockets and connections, The centre panel contains two 
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synchronisers, of the ordinary double transformer pattern, on 
the back of the board, switches and fuses, and lamps for 
synchronisers, a two-way double-pole switch to allow of the 
station lighting circuit being connected to either of the 
exciters, and the resistance regulator, before mentioned, for 
keeping the voltage of the lighting circuit constant. A 
ley earth detector is also provided. The arrangement 
of the switches, &c., permits of either alternator being 
connected to the line, or if necessary, the two can be put in 
parallel on to it. 
The transmission line consists of a ·0293 in. sectional area 
re copper wire for lead and return, 13 mileslong. It is sup- 
ported on white porcelain triple shed insulators. The poles 
are steel railway rails, 24 ft. long, and were dipped in hot 
gas tar before erection. They are placed, on an average, 


two chains apart, and will be practically everlasting, whereas 
timber ones would probably want renewing in this locality 
in the course of 10 or 12 years. The ground in which the 
poles are set is, generally speaking, of a fairly soft pumice 
gravel, but in some few places hard rock was met with, and 
blasting had to be resorted to. The line is protected at each 
end by Siemens horn arresters, but on account of the use of 
iron poles it was not considered necessary, although the dis- 
trict is at times subject to severe thunderstorms, to provide 
lightning arresters along the line, as the poles themselves will 
act as lightning conductors. 

At the town end the line terminates at a switchboard in 
the pump house. This board is like the one in the generator 
house. The high-tension panel contains high-tension 
switches and fuses for separate incandescent and arc circuits. 
There are also two double-pole switches and fuses, by which 
either or both of two 12-Kw. transformers in the pump 
house can be connected to the line. "These transformers are 
used for the 8-H. . motors for driving the sewerage pumps, 
and also for running the lights in the pump house. The 
low-tension panel contains double-pole switches and fases on 
the secondaries of the transformers, to enable either of them 
to be connected with either of the motors, or to the lighting 
circuit, 

The motors are of the induction type. Each drives by 
means of а leather link belt a 5-in. Jennings centrifugal 
pump. At full load, each pump will raise about 500 gallons 
per minute 25 ft. 

The distribution mains are all insulated with vulcanised 
rubber and braided. They are run on porcelain insulators 
on rata arms, keyed and bolted to Totara timber poles. There 
are separate circuits for the arcs and incandescents ; trans- 
formers are fixed where required on the poles, so that no high 
tension wires are carried in or on to the buildings; they 
receive the current at 3,000 volts and transform it down to 
100 volts. 

In some cases a separate transformer is used for a single 
building; in others, adjacent buildings are fed from one 
transformer. Every transformer is fitted with D.P. high 
tension switch and fuse and earth shield between primary 
and secondary winding. 

The atmosphere of Rotorua is heavily charged “with 
sulphur, which quickly acts on all exposed metal work. 
Silver, brass and plain iron particularly suffer badly: gal- 
vanised iron stands fairly well. A portion of the main line 
in proximity to the town had turned to the colour of lead 
before it had been up a week, and Mr. Haes would not like 
to say how many years it will last. 

A separate high tension circuit runs from the pump house 
through the town for the various lamps. There are at pre- 
sent 20 enclosed alternating current arcs erected in the streets 
and gardens, each taking 6 amperes at 100 volts. Thelamps 
are fitted with choking coils, which reduce the pressure to 70 
volts at the arc. The current is transformed from the 2,000 
volts at each lamp by a Brush arc lamp transformer. 

This method was adopted on account of the lamps being 
very scattered, and it has the advantage of making every 
lamp independent of the others. 

There are about 250 lamps of different powers in the 
Government buildings, and another 150 private lights 
already connected, making with the arcs a total load equi- 
valent to about 1,100 8-c.r. lamps installed. Other places 
are now being wired and connected up, and the load will 
very soon be equal to the capacity of one unit of the plant. 
Current is supplied by meter, and the rate has been fixed at 


6d. per B. of T. unit. 


Bradford Labour Conditions.—The Bradford Corpora- 
tion has been inviting tenders for the electric lighting of ite new 
central fire station. Yesterday was the latest date for ecnding 
tenders, but the conditions laid down for tenderers are remarkable 
enough, and ridiculous enongh, to warrant our placing them on record 


in these columns :—" Persons tendering must give an assurance that 


they bave paid to their workmen for the three months preceding 
date of tender, not less than the minimum standard rate of 
wages, and undertake to continue to pay, during the contract, the 


said rate of wages." 


an 


ELECTRIC TRACTION NOTES. 
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(Continued from page 100.) 


Liverpool.—4A further extension of the southern outer 


belt lines of the Liverpool electric tramways is about to be made 
from Croxteth Drive to a point in Aigburth Road. 


Mexico.— The Mexican Railway Company have decided 
to convert the steam railway between Esperanza and Vera Cruz into 
an clectric line. 


- Newcastle-on-Tyne.—At the mecting of the Committee 
having charge of the Newcastle tramways last week, the chairman, 
Mr. Cail, stated that the present electrical power possessed by the 
Corporation was sufficient to work the tramways, but to provide for 
a breakdown, and also having in view the extension to Walker, he 
suggested that they should have another engine of 3.000 н.р. This 
was agreed to. It was also decided to order more care, and that the 
resident manager, Mr. Le Rossignol, should submit plans of various 
kinds of cars for the next meeting. 


Sunderland.—At the meeting of the Council on 9th 
inst. Councillor Summerbell, the vice-chairman cf the ‘Tramways 
Committee, dealt at some length with some adverse criticisms 
which bad been passed upon the annual report of the Committee. 
The criticisms were, that the purchase of the old 'romways Com- 
pany's undertaking was not a serious matter; that there was exist- 
ing a generating station; that the old car sheds were available for 
the storage of the electrical cars; that they bad made unfair charges 
against other departments of the Corporation; that they had only 
paid 346 per cent. on the tramway capital; and that the accounts 
cf the report were “ccoked.” То this Mr. Summerbell 
replied categorically. The purchase of the old undertaking 


meant that £21,000 was dead capital, as they bought the соц: · 


cern for £35,000, but only realized £14,000 by the sale 
of material. The generating station had had to be extended as to 
buildings, boilers, eugines and dynamos,; the reconstruction of 
the old car sheds cost more than the erection‘ of new ones would 
have done. He declared it was untrue that other departments had 
had to bear cost for the tramways, except a little legal and 
accountancy work. The Tramways Committee had spent large sums 
on works of alteration and paving, some of which would have had 
to be done by the Highways Committee but for the Tramways 
Committee doing it. As a matter of fact, they had spent about 
£62,000 for paving streets aloue. As fo the question of interest, if 
they took the gross profits it worked out to 17 per cent. He 
emphatically denied that the accounts had been in any way 
tampered with. In conclusion, he said they had added £5,000 to 
tne reserve fund, £6,700 to the sinking fund, £5,400 to the deprecia- 
tion fund, and given £7,000 to the relief of the rates, as well as 
paying £1,000 as ratepayers. While they bad done all this they 
bad given a more etlicient and up-to-date system; they were 
carrying people at 33 to 50 per cent. less cost than did the old com- 
pany; they eave their men а six-day week as against a seven-day 
week, and a 10-hour as against a 14-hour day; they paid drivers 
32s. 6d. as against 25s. to 28s., and the conductors 22s. 6d. to 25s. 6d. 
as against 12s. to 20s. The Committees report was carried 
unanimously. 


Swindon.—The B. of T. has prolonged the time for the 
construction and completion of the municipal tramway fora period 
of 12 months. 

Worthing.— After a long discussion the T.C. on Friday 
last decided to take steps to sccure an order authorising the con- 
struction of nine lines for electric trams in the borough. 


— cmp Ea —— O. 


TELEGRAPH AND TELEPHONE NOTES. 


Cable Contract.—We hear that the Telegraph Con- 
struction and Maintenance Company have obtained the contract 
for the Mackie cable from the Sandwich Islands to Manila. 


The Fire at the Londou Wall Exchange. — The 
National Telephone Company, Limited, writing from Telephone 
House Victoria Embaukment, with reference to the unfortunate 
destruction of the company's London Wall Exchange, state that the 
adjoining premises, which were occupied by the company as offices, 
were cleared out immediately aíter the fire to form the site of a 
temporary excbange. The work of fitting up this exchange is 
proceeding with the utmost rapidity. In addition to this, the 
Bartholomew House Excbange, which is а local exchange in 
connection with the Stock Exchange, but which was not joined up 
to the company's general system, has, with the permission of the 
Exchange Telegraph Company, been joined up to the general 
system ; and between 200 and 400 members of the Stock Exchange 
who are on the Bartholomew House Exchange have now got 
temporary service through that exchange. With regard to the 
restoration of the permanent exchange, all requisite instructions for 
the re-construction of the buildiug bave been given, as well as 
telegraphic instructions for the new switchboards, and the necessary 
work will be pushed on as rapidly as possible. 


The New Gutta-Percha.— For the last 20 years or more 
innumerable efforts have been made to produce artificial gutta- 
percha, but in the words of one who has perhaps had more to do 
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with gutta-percha substitutes than any other pe 

attempt has been foredoomed to failure, ind the inis im fag {М 
seek. The chemical aualysis of gutta-percha shows it to bc 
composed of about 60 per cent. of india-rubber and 35 per cent. of 
resin and a small proportion of impurities. At first sight it would 
appear а comparatively simple matter to arrange to mix india: 
rubber and resin so that finally the  proportious should be as 
above. An insurmountable difficulty, however, exists in the fact 
that at a comparatively 
becomes fluid, so that long before a temperature is reached at which 
india-rubber could combine with resin, the latser has been reduced 
to a thin fluid, and the act of combination thereby rendered 
imperfect, if not impossible. In the result a gutta-percha sub- 
stitute is soft and readily takes tbe impression of the nail, and at a 
temperature little above normal becomes sticky. On being raised 
to the temperature of boiling water it кооп becomes soft, but does 
not usually ou cooling return to its original condition, and remains 
more or less sticky and plastic. About 10 years ago a German 
chemist set to work to produce gutta-percha synthetically, and 
after numberless experiments and most «xüaustive testing of their 
results, he produced & material which is stated by several high 
scientific authorities to possess properties which in no case are 
inferior to those possessed by natural gutta-percha, but that are in 
some directions even superior, 

The new gutta-percha bas been under the observation of the 
German Post Office. officials for several years, and the manner in 
which this material bas endured the tests to which it bas been 
subjected--both in their official testing laboratory aud also at the 
werks of Messrs. Felten & Guilleaumwe- his justified them in 
commencing its adoption for the insulation of submarine and sub- 
aqueous wires and cables to be used on their telegraph and tele- 

hone systems. 25 

These statements are confirmed in an official certiticate issued by 
the Imperial post ctlice. 

Reports upon tbis material made by Prof. Weber, of the Zurich 
Polytechnic, Mr. Ed. C. de Segundo, A. M. I. C. E, and other 
authorities set forth the following facts: — 

1. That the new gutta-percha is fully equal to natural gutta- 
percha, and, in fact, poseesses some characteristics which render it 
even superior to natural gutta-percha. | 

2. That it does not soften until a higher temperature is reached 
than in the case of natural gutta-percha. 

3. That its electrical resistance is somewhat higher than that of 
pure gutta-percha, 

4. That the inductive capacity is practically ‘the same as that of 
natural gutta-percha, perhaps a little less. 

5. That all the ingredients used in its manufacture are readily 
obtainable in most countries, and that there is little likelihood of 
the prices of any of the ingredients tending to rise. 

6. That no natural gutta-percha whatsoever is used in the 
manufacture. 

7. That the price at which it can be produced in this country in 
a quality equal to that of natural gutta-percha for the insulation of 
submarine cables is less than one-half the present price of gutta- 
percha. | 

We have examined samples of this material, and while, of course, 
we have not had an opportunity of subjecting it to the elaborate 
tests which would be necessary to enable us to express our own 
opinion upon such properties, for Instance, as the inductive capacity, 
we can only say that as far as our observations go, it is very greatly 
in advance of any gutta-percha substitute that has hitherto been 
placed upon the market. From the point of view of submarine 
telegraphy, the constancy of the electrical resistance and of the 
inductive capacity is, of course, a condition sine quá non to the use 
of this material in the place of natural gutta-percha. We are, 
however, assured that sou.e submarine and subaqueous cables have 
already been made on the Continent, the cores of which are 
insulated with the new gutta-percha, and that these cables have 
been in use for over а year, and have yielded resulte as regards both 
electrical resistance and inductive capacity that are absolutely 
satisfactory. Apart from the question of the use of this material 
for the insulatiou of submarine cores, the low price at which it can 
be produced, coupled with the excellence of its physical and elec- 
trical characteristics should open up a wide tield for its use in many 
industries, and we shall look forward with interest to its develop- 
ment in this country. The German and other European patents 
have already been acquirea, and a company has been formed to 
deal with the British and Colonial patents. This company has been 
privately subscribed and no issue will be made to the public. We 
hope at an early date to have an opportunity of going further into 
this interesting invention and to be able to publish the results of 
various tests. 


Telegraphic Interruptions and Repairs :— 


CABLES. INTERRUPTED, REPAIRED. 


Latakia-Cyprus .. 25 i Js .. June 20, 1899 .. ee 
Communication with Carthagena and Barran- 

quille (Columbia) ra а ВЕ .. Dec. 8, 1900 .. 5% 
Prinidad-Demerara No. 1 .. Aug. 27, 1901 - 
Communication with Bolama .. April 18, 1002. .. oe 
St. Lucia-St. Vincent .. . May 8, 1902 m “+ 
St. Lucia-Grenada t T T T .. May B, 1902 os “+ 
Dominica-Martinique .. ee T .. May 8,1902 ee ee 
8t. Lucia-Martinique .. v vx .. May 8, 1902 b 
Guadeloupe-Ilartinique "nr i ss .. May9,1902  .. zm 
Santa Cruz de Тепегиїе to Tejita de Teneriffe July 4, 1902 ee 
Puerto Plata-Martinique ns s .. July 10, 102 . oe 
Cap. St. Jaqnes-llauphong .. К E .. July 12, 1902 ,. 
Communication with Annam and ‘Tonkin .. July 13, UW. 


LANDLINES ;— 
Route via Hanekin on Persian E ; ,. Feb. 24, 1900 oe 
aku 


Communication with Tientsin and $ 
Helampo July 190 .. os 


July Н. 


low temperature, the resinous mass 
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New Cable Steamer.—The Germans are building a 
cable steamer at Stettin. The design of the vessel, which will be 
fitted with all the latest improvements, is on the lines of the 
Telegraph Construction and Maintenance Company’s ship Anglia. 


Scarborough Telephones.—The T.C. has decided to 
apply to the Postmaster-General for a license to provide a system 
of municipal telephones for a period of 10 years within the area 
assigned to the telephone company. 


Telephonic Fences.— Barbed-wire fences are said to be 
utilised for telephonic communication among the farmers in the 
neighbourhood of Woodland, California. The greater part of the 
lines consist of wire fences ranning along the sides of the roads or 
dividing the farms, poles and elevated wires being supplied 
wherever necessary. Branches or loops are added extending to the 
residences of the farmers living along the route. The undertaking 
has proved so successful that the original promoters have induced 
others to join them, and the line is to be greatly extended. 


Wireless Telegraphy.—A daily paper says that the 
curators of the Jubilee Foundation of (terman Industry have 
awarded Prof. Rlaby £1,000 for the purpose of enabling him to 

eecute his studies in connection with wireless telegraphy. 

The South-West Wireless Ship Telegraph Company has been 
formed in Liverpool to put the Marconi system to a practical test 
on а commercial scale. It is proposed to establish a floating station 
on the high seas at about 110 miles west of the Lizard. 

The Daily Telegraph says tbat Mr. Marconi, who joined the 
Carlo Alberto, Italian flagship, off Dover on the 7th inst., has sent 
the following telegram to Mr. Hall, the manager of the Marconi 
Company:—'' Have received messages as far as Cape Skagen in 
Denmark, and signals as far as Cronstadt. All attested by ship's 
officers. New magnetic receiver beats all the others for sensitiveness.“ 
The paper referred to adds:—'' The distance from Poldhu in Corn- 
wall, from which the messages were sent, to Cape Skagen is t early 
909 miles, and though this falls short of the transmission to the 
steamer Philadelphia 1,500 miles from the Cornish station, it is more 
important, because more than one-third of the route of the etheric 
waves in the present case was over land. The magnetic receiver is 
one by which Mr. Marconi said at the Royal Institution he hoped 
to be able to transmit messages at the rate of several hundred words 
per minute." We refer to this matter in our Notes" columns 


to-day. 


OONTRACT8 OPEN AND CLOSED. 


OPEN. 


Aecrington.—July 21st. Lancashire boiler and piping 
for the electricity works. See ''Official Notices July 11th. 


Amsterdam.—September 8th. Underground high pres- 
sure and low pressure cable system (three-phase, direct and 
telephone). See “ Official Notices” July 4th. 


Antwerp.—July 24th. An adjudication will be held at 
Antwerp on this date for the rupply of 400 galvanised steel cables. 
Particulars from the Direction des Voies et Travaux, 11, Rue de 
Louvain, Brussels. 


Austro-Hungary.— Sept. Ist. The municipal authorities 
of Klausenburg (Kolozsvar), Siebenbiirgen, are inviting tenders 
until September 1st, for the establishment in the town of a central 
station for electric lighting and power purposes. Tenders are to be 
sent to Bela Fekete Nagz. Kolozsvar, from whom particulars may 
de obtained. See Official Notices May 9th. 


Barking Town.—July 31st. Rails, fishplates, bolts and 
dent way construction for the U.D.C. See “ Official Notices " 
July 4th. 


Bradford.—July 24th. The Corporation are inviting 
tenders for an installation at the new conditioning house, Canal 
Road. Tenders close on the 24th inst. 


Brussels.—July 23rd. At the Société Nationale des 
Chemins de fer Vicinaux, 14, Rue de la Science, Brussels; supply 
and installation of aerial feeders, &c., for the sections, Grâce- 
Berleur and Hollogne-aux-Pierres, and St. Walburge to Vottem. 


Devon.—Joly 23rd. Wiring work at Devon County 
Asylum, 2,000 lamps, booster dynamo and motors, switchboard, and 
replating battery. See Official Notices June 27tb. 


Dresden, — October Ist. A competition for a safety 
spparatas in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 
of the town of Dresden (Saxony). Three prizes of 5,000, 3,000 and 
2,000 marks will be awarded. 


. Dublin.—July 29th. The Lighting Committee is 
Inviting tenders for a cast-iron subway underthe Grand Canal Dock 
lor the electricity supply scheme. 


Epsom.—July 18th. Semi-marine dry-back boiler, con- 
densers, pumps, cooling pond, piping, one 150-kw. steam dynamo, 


Мод араг, d е з for electricity works extensions. See Official 


Farnworth,—July 31st. High speed engine and 250- 
Kw. generator, switchboard, condenser, &c., for electricity works 
extensions. See “Official Notices " to-day. 


Kala Lumpur (Selangor State).—August 21st. Two 
600-H.P. turbines, two 400-kw. three-phase generators, switchboard, 
motor-generators, poles, wire, &c., for transmission line, arc and 
glow lamps, &c., for the Crown Agents for the Colonies. See 
„Official Notices July lith. 


King William's Town (Cape Colony).—September Ist. 
Sealed tenders for electric lighting plant, &c, as per specifications, 
will be received at the office of the King Electric Lighting and 
Cold Storage Company, Limited, King William's Town, Cape 
Colony, until noon on Monday, September 1st, 1902. Mr. George 
Whitaker is the chairman of the company. 


Launceston (TaswANIA).—September 15th. The Cor- 
poration wants tenders for polyphase generating, transmitting, 
transforming and distributing apparatus, reconstructing existing 
plant, enclosed arc lampe, &c. See “Official Notices" May 23rd. 


Leicester.—September 3rd. Tram rails, points, crossings, 
conduits, cables, overhead equipment, bonding, boilers, engines, 
generators, and other power station plant; also electric cars for the 
Corporation. See Official Notices " to-day. . 

London, S. W,—July 31st. The War Office wants ten- 
ed for a self-propelled lorry (oil). See Official Notices” April 

t 


Maidenhead.—July 25th. Wiring, fittings, &c., for 
the Municipal Technical Schools. See ‘Oficial Notices“ to-day. 


Malvern.—August 23rd. Lancashire boilers, engines, 
alternators, cables, transformers, switchboard, &c, for the Council's 
electricity supply scheme. See Official Notices July 11th. 


Manchester.—. July 22nd. Condensing pumps, tanks, 
piping, &c., for Stuart Street works. See Official Notices" July 
llth. 

Mexborough.—July 19th. One 100-Kw. steam dynamo 
for the U.D.C. See “Official Notices” July 4th. 


Pemberton.—July 23rd. Cables for the U. D. C. 
See “ Official Notices " July 4th. 


Pontypridd.—July 31st. Cables and dust destructors 
for the U. D. C. See Official Notices“ July 4th. 


Rochdale.— July 28th. Three tramcars with trucks. 
motors and equipment for the Corporation. See Official Notices” 
to-day. : 

Servia.—August 13th. Tenders are being invited until 
August 13th by the municipal authorities of Nisch for the establish- 
ment of a central station for the electric lighting of the town. 


Spain.—July 27th. Tenders are being invited until the 
27th inst, by the municipal authorities of Azuaga (Badajoz 
province) for the concession for the electric lighting of the town 
during a period of 25 years. "l'enders are to be sent to El Secretario 
del Ayuntamiento de Azuaga (Badajoz), whence particulars may be 
obtained. 


Spain.—August 10th. The municipal authorities of 
Trujillo are inviting tenders until August 10th for tne concession for 
the electric lighting of the town during a period of 20 years.  Par- 
ticulars may be obtained from, and tenders are to be sent to, El 
Secretario del Ayuntamiento de Trujillo. 


St. Petersburg.—July 1528. The Municipal Council 
is inviting tenders for the supply of telephonic apparatus, of which 
full particulars appear in our Official Notices" July 11th. 


Swindon,—July 29th. Complete installation of electric 
lighting at Workhouse and Infirmary, See "Official Notices " 
July 11th. 

Swindon and Highworth Union.—July 29th. The 
Guardians want tenders for the installation of electric light at their 
Workhouse and Infirmary. Particulars from the consulting elec- 
trical engineer, Mr. (i. R. Peers, Princes Chambers, John Dalton 
Street, Manchester. | 

Sydney.—July 22rd. Complete system of high aud low 
pressure cables, and of arc lamps for street lighting, for the 
Municipal Council. See “Official Notices " June 13th. 


Valparaiso.—September Ist. Construction and equip- 
ment of electric tramways. Further particulars from the Chilian 
Consulate. 


OLOSED 


Ashton-under-Lyne.—The T.C. has accepted the ten- 
der of Messra. Siemens Bros. & Co., Ltd., for the supply of electric 
light cables. 

Burton - on - Trent.— Messrs. Willans & Robinson, 
Limited, have received an order through the B. T. H. Co., for three 
180-H.P. engines for supplying power to the above. 
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Creenwich.— The B. C. has accepted the tender of 


Mesars. Rawlings Bros., of Blackheath, at £282. f the wiri 
fitting сї the Lecture Hall. 282, for the wiring and 


Huddersſield.— The Tramways Committee has accepted 


а quotation from Mesers. Miller & Co., of Edinburgh, for re-wheeling 
Cars. ' 


London.—In the lighting installation of the New Baltic 


eale rooms some 3,000 Premier electric incandescent lamps will 
be employed. 


London.—The London County Council on Tuesday had 
under consideration the following tenders for the supply and 
erection of steam and other piping and valves, for the temporary 
power station at Bengeworth Road, Loughborough Junction :— 


William Waterhouse, Limited (informal) 2j à .. £2035 9 4 
Bir Hiram Maxim Electrical and Engineering Company 

(acecpted) 2.269 7 0 
British Mannesmann Tube Company .. 2.473 12 6 
Aiton & CO. .. "T E a 2s .. 2,0017 0 
Ashton, Frost & Co., Ltd. (incomplete) aa . O00 0 0 
Habceock & Wilcox, Ltd. ea - NS is . 2.05 10 0 
Mechan & Sons T es FS i . 2,700 0 0 
Wenham & Waters, Ltd. (incomplete) .. us is „„ $5," 12 6 
Cowlishaw, Walker & Co., Ltd. (informal) . 2910 0 0 
D. Stewart & Co. Ltd. F х 2.915 0 0 
Refuse Destructors, Ltd... fuc 8.106 10 0 
Light and Power Fittings Company 8,421 15 6 


The company whose tender bas been accepted has been authorised 
to sublet the steam pipework to A. J. Stewart & Menzies; the 
exhaust pipes to Clay, Henriques & Co. ; the steam and feed valves 
to J. Hopkinson & Co. ; the exhaust valves to Hamilton, Woods and 
Company ; the expansion joint to Suffield & Brown; the joint rings 
to Newton & Nicholson ; and non-conducting material to Jones and 
Horsfield. 


Motherwell.—The Corporation has placed an order for a 
500-Kw. generator coupled to Willans engine, with the Lancashire 
Dynamo and Motor Company, Limited. 


Rotherham.—The T.C. has accepted the following ten- 
ders for extensions to the electric tramway plant :—Messrs. W. T. 
Glover & Co., Limited, for feeders, &c.,, £6,726 18. 6d.; Messrs. 
Hawksley, Wild & Co, Sheffield, for boilers, £1,770; Messre. W. H. 
Allen, Son & Co., generating set, £2,721. 


South America.—The Rosario Electric Lighting Com- 
pany have just placed an order for three 360-H. p. Willans engines 
combined with dynamos by the A.E.G. Co. 


Southampton.—The T.C. has resolved to accept the 
tender of the British Schuckert Electric Company, Limited, at 
£1,140, for the supply cf a traction generator; and to dispose of 
the new alternator at a sum of £750, which bas since been offered 
by Messrs, Ferranti for this machinery. During the year ending 
March 31st last, £2,424 bad been contributed from the general 
district fund to the electrical department, and this reduced the 
deticit which stood at £4,476 to £1,638. 


Nwansea.—New cables for the Electrical Committee are 
to be supplied by Callender's Company. , 


Tynemouth,—The Corporation bas ordered a motor for 
driving a condenser, from the Lancashire Dynamo and Motor 
Company, Limited. 

Walsall.—The T.C. has accepted the tender of Mr. W. 
Harvey Gibbs, of King’s Heath, Birmingham, for the erection of a 
tramway dept for £7,450. 

Wolverhampton. — The T.C. has accepted the tender of 


Messrs. Thomas Parker, Ltd., amounting to £198, for necessary 
extension to the 500-volt switchboard at the generating station. 


FORTHCOMING EVENTS. 


Saturday, July 19tb.— At 3 p.m. Civil and Mechanical Engineers’ 
Society. Visit to the Metropolitan Electric Supply 
Company's Works at Wiilesden. 


NOTES. 


Personal.—It will be remembered that recently the 
British Insulated Wire Company and the Telegraph Manufacturing 
Company combined forces. A general manager for the joint under- 
takings has now been appointed in the person of Mr. Dane Sinclair, 
the chief engineer of the National Telephone Company. We under- 
stand that Mr. Frank Gill, M.I E. E., of Dublin, has been trans- 
ferred to London by the N.T. Co. as Mr. Sinclair's succeesor. 

Mr. A. Venning, late of tbe B. P. H. Co., has opened an office as 
consulting engineer at Sanctuary House, Tothill Street, West- 
minster. In view of the correspondence lately carried on in 
our columns, it may be of interest to koow that Mr. Venning 
is an engineer who has had large experience at home and abroad. 
Commencing in 1875, he was articled to a firm of mining engineers 
in Cornwall, and on leaving them in 1390, joined the engineering 
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staff of Messrs. Bolckow, Vaughan & Co., Middlesbrough, in the 
early days of the basic process of steel making. In September 

1882, he was engaged by Messrs. Crawshay, of South Wales, as 
assistant engineer in the reconstruction of their iron and steel works, 
remaining with them for seven years. He then went to America, 
and was at once engaged by the Edison Co.,in New York, at the 
time when large central stations and dircct-connected units were 
coming into use, taking a leading position in their steam engineer- 
ing department. In January, 1893, Mr. Venning was appointed 
assistant mechanical engineer at the World's Fair, Chicago, and 
shortly after the close of the Exposition, was engaged by Messrs. 
Sargent & Lundy, of Chicago, who are well known in connection 
with several of the largest and most successful electrical installa- 
tions in the States. Leaving this firm in 1897, he came to London 
as chief engineer of the central station department of the B.T.H. 
Co, since which time his work has become well known in this 
country. He recently resigned his position, and we are pleased to 
learn has made a successful start, being engaged by Mr. Clifton 
Robinson as consultant in carrying out the extensions of his 
generating station at Chiswick. We cordially wish him success. 

Mr. V. O. Wandruszka has been appointed general manager and 
power houee superintendent to the Hartlepool Electric Tramway 
Company, in place of Mr. Seed, resigned.through ill-health. 

Mr. W. Wilde, who has held a responsible position in the Bolton 
Corporation electric tramways department, has been presented with 
a costly gold chronograph watch and a travelling bag by the staff, 
on his departure for Cardiff. 

Mr. Philip Dawson, M. Inst. E. E., is joining the firm of Kincaid, 
Waller & Manville, of 29, Great George Street, Westminster, and 
the firm will henceforth be known by the title of Kincaid, Waller, 
Manville & Dawson. 

Mr. E. C. de Segundo has opened offices at Dashwood House, E.C., 
which he will make his headquarters, and to which letters should be 
addressed instead of to bis Westminster office. 


Cape Town Exhibition.— Mr. Albert P. Baker, the 
general manager of the British and Colonial Industrial Exbibition, 
which is to be held at Cape Town in November and December, 1903, 
and January and February, 1904, has sent us a few details regarding 
the arrangements which have been made for this important show. 
The idea to promote an exhibition is a most excellent one, and we 
hope and believe that representative manufacturers of this country 
will grasp this very admirable opportunity of showing their work. 
There is ample evidence forthcoming that Continental and 
American firms are making a bold bid for business in 
South Africa, and we must bave as much as we can of 
the lion’s share for British factories. We understand that all 
the necessary funds have been guaranteed, and that in- 
fluential gentlemen have given their names as patrons, and at a 
later date the Chamber of Commerce and Town Council at Cape 
Town will appoint an advisory board. The site and buildings for the 
Exhibition will be situate at a most charming spot, only five minutes 
away from the Town Hall. Mr. Baker informs us that the Govern- 
ment railway companies have promised their support, and that the 
number of applications already received from various parts of the 
Empire are suilicient guarantee of its popularity and ultimate 
success. Mr. Baker's address is Seymour Grove, Manchester, and 
30, St. George’s Street, Cape Town. We have no doubt that British 
engineering and electrical manufacturing firms will deem this pro- 
posal as one worthy of their serious consideration, as a likely means 
of seconding their efforts to establish themselves on a substantial 
basis in the South African markets. 


The Restriction of Output.— The Times of Wednesday 
contained the following interesting announcement: —“ As the result 
of the discussion which followed the publication in Times of the 
series of articles on ‘The Crisis in British Industry,’ the United 
States Department of Labour is making an exhaustive inquiry into 
the whole question of restriction of output, as affecting not only 
Great Britain, but other countries as well. To this end the depart- 
ment has sent to England Prof. John H. Gray, of Chicago, who, from 
his headquarters at the First Avenue Hotel, Holborn, W.C., is 
inquiring among both employers and employed with a view to 
obtaining a full statement of facts in regard to restriction of output 
as practised in this country either by menor by masters. ‘The 
Department of Labour has sent similar commissioners to Germany, 
France, and Belgium, and an investigation into the same subject ie 
being carried on throughout the United States. When the informa- 
tion from the different countries has been duly collected, a report 
on it, giving the results of the inquiries, will be prepared by the 
Departrent of Labour, and this report will, it is expected, be 
published early next year.” 


Marriages,—On July 2nd, at St. Mark’s Church, Tol- 
lington Park, Mr. Arthur Percy Strohmenger, A. L E. E., third son 
of Henry Strohmenger, Esq., of 'l'ollington Place, N., was married 
to Matilda Justine, daughter of Adam Thumling, Esq., of Greek 
Street and Tollington Place. 

Mr. J. E. Hodgkin, electrical engineer, and a director of Scott and 
Mountain, Limited, of Newcastle, was married to Miss E. L. Back- 
house, at Darlington, on Tuesday last. 


Cauvery Falls.—We read that on July 15th the 
Champion Reef Gold Mining Company of India received a cable- 
gram from the mine to the effect that a portion of the Cauvery 
electrical machinery was successfully started on that day at 
Champion and Mysore. Those who wish to find some details 
respecting the Cauvery Falls electrical trausmission scheme should 
refer to an article on Electrical Development Schemes in India, 


which appeared in the ErEcTRICAL Review for November 2nd, 
1900, p. 705. 
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The Canadian Arch Illumination.—VW hen the report 
of the King's health continued to be во favourable, the Canadian 
Government decided not to disappoint the public, but to illnminate 
the large Triumphal Arch. Therefore on June 30th the London 
public were delighted to see for the first time a very brilliant illu- 
mination, executed chiefly with Nernst lamps. All the graceful 
and prominent lines of the Arch were covered with these lamps, 
each giving a very brilliant and dazzling white light of 160 to 
180 c.P., the tota] number of lamps exceeding 350. We understand 
that notwithstanding this immense mass of light of about 60,000 
candles the current consumed was exceedingly low, as each lamp 
did not consume more that 1 ampere on a 200-volt circuit, thus 
the average power required per candle was about 1:5 watts. Com- 

g thia with the normal energy that the most economical] incan- 
descent lamp requires, it will be obvious to every one what great 
saving is obtained with the use of these Nernst lamps. The Arch 
was further illuminated with 24 arc lamps, each of about 1,000 c.r., 
eight of which were provided with red coloured globes, and also 750 
small incandescent lamps of about 5 c P., which were fitted on the 
lettering. All the different colours and shades of the various kinds 
of lamps gave an exceedingly pretty and effective result. Although 
the municipality bad, in the first instance, great fear of permitting 
illumination of this very inflammable structure, which was standing 
between buildings containing very valuable property, there was not 
the slightest accident, owing to the precautions that the Electrical 
Company, Limited, had taken to prevent any mishap. This com- 
pany at the present time is in communication with several electrical 
supply Corporations with a view to supplying these Nernst lamps 


for street-lighting purposes. 


Electrical Transmission for a Natal Tea Factory.— 
The accompanying illustration shows the building recently erected 
on the River Umvoti, in Natal, for transmitting electrical power to 
the tea factory of Messrs. J. L. Hulett & Sons, Limited, on the 
famous Kearsney Estate, between three and four miles away. The 
electrical plant, which was supplied by Messrs. Siemens Bros., Ltd., 
was erected at а cost of 48, 000, and, for its size, is as complete as any 
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to be found elsewhere in South Africa. The lands held by the com- 
pany—of which Sir James Liege Hulctt, Speaker, Natal Legisla- 
tive Assembly, is the head total 19,269 acres, of which 1,400 acres 
are under tea and 500 acres under supar-cane. Last year the tea 
Output was 1,000 lbs. short of 1,000,000 lbs. We understand that 
the company propose ultimately to employ electricity as the motive 
power of their newly-erected sugar factory. 


The Question of Depreciation.— The discussion at 
the Wolverbampton Town Council meeting, which we brie!ly report 
elsewhere, seems to indicate that the Councillors are waking up to 
their true position, which is clear enough to those who are not 
blinded by unwillingness to see. It must be conceded that, gene- 
rally speaking, electrical plant cannot have a useful life of much 
more than 30 years, the duration of the loans. Heuce new plant 
Will be necessary after that period. In the absence of a deprecia- 
tion fund, new Joans must be raised to pay for it, and must be paid 
off during the next 30 years. Now, we are told—or, rather, the 
ratepayers are told—that after the loans have been paid off, the 
ee will possess a highly profitable property. But when 
d thcse loans be paid off? Clearly, never! For no sconer 
г or terminate than another has to be raised! 16 is idle to 
s of the small sums which sometimes remain, as net profits”; 
ni Me not worth considering in comparison with the total 

levied upon the communities concerned. Where real 


assistance to the rates has been given, Nemesis has not tarried 
far behind—it is soon found that such payments arc misapplied, 
and ought to have been devoted to the formation of a sub- 
stantial reserve fund. It is evident, then, that these “large 
profits" cannot be realised while the loans are being paid off. As 
we have shown, the loans never will be (finally) paid off; and, to 
be perfectly explicit, those large protits never will be realised. The 
laboured explanations of the usual deficit would be amusing if they 
were not 80 pathetic. 


Tramway Managers.—A number of members of the 
Association of Municipal Tramways Managers of Great Britain 
visited, on 4th inst, the power stations of the Central London 
Railway and the L. U. T. The company included :—Mr. John Young, 
of Glasgow (President of the Association), Mr. J. M. McElroy, of 
Manchester (secretary), Mesra. C. R. Bellamy (Liverpool) E. 
Ha ton (Salford), Gurdon (Dublin), Pitt-Cairn (Edinburgh), A. L. C. 
Fell (Sheffield), F. Spencer (Ilalifax). At Chiswick, Mr. J. Clifton 
Robinson told the visitors that he considered that London needed 
about 2,060 miles of tramways. 


Pacific Cable Scheme.—The Telegraph Construction 
and Maintenance Company's new vessel Colonia left Margate Roads 
on Saturday last, loaded with some 3,550 nauts of heavy cored cable 
(core 650/400 lbs.) for the long section of the All-British Pacific 
Cable scheme. This is the record length of cable ever taken by 
one vessel. The Colonia proceeds to the Pacific тій the Suez Canal. 

It is reported that upon the completion of communication between 
Vancouver and Australia, the luying of a link cable to connect 
Fanning Island with Honolulu is contemplated. This will connect 
together the All-British aud the Commercial Pacific cables, and 
will afford an alteraative and inexpeusive route to both. 


Novel Electric Lighting Installation. — We have 
been given to understand that the electric light is the poor man's 
light; it would appear, from the following extract from an East 
Anglian paper, that tbe fowls of the air participate in the enjoy- 
ment of its beneficent illumination:—"'lhe application of the 
Summer Entertainments Syndicate for the lighting of tbe Sparrow’s 
Nest was considered, and the engineer was inetructed, provided the 
syndicate will light the Sparrow's Nest with electric light on the 
six féte nights, and use the light for the ordinary stage lighting, to 
fix up about 30 lamps in the Lack jaths, and light same." 
Obviously, this has rothiny to do with the Pigeon House Elec- 
tricity Works, and it occurs in the proceedings of a municipal 
Council, so that to euggest a mare's nest would be most in- 


appropriate. 


Wireless Telegraphy Kzain.— The daily papers of 
Weduesday last contaired one Jf the“ wircless " announcements of 
the kind to which the world is now becoming ured, if not indifferent. 
This time we learn of signals having been successfully trausmitted 
from England to Denmark. In the continued dearth of tangible 
results, something more exciting thao this begins to be required. 

How about the trans-Atiantic service which we were promised, 
but as regards the establisha;eut of which no definite date can now 
be given Ly its sponsors, vide the St. Janvs'3 Gazelte of Wednesday 
last? Is the present auncuncemcut of the Danish experiment made 
withthe view «f diverting public attention from tue unexplained 
delay which has taken place in establishing the promised com- 
munication across the North Atlantic ’—what is the cause of this 
delay ? 

In the Times of the 15th inst., appears a “belated” letter from 
ode paneg\rist cf wireless telegraphy, who hitherto bas not shone 
conspicuously as a public coatroversialist, which letter was answered 
in their issue cf the following day. In view of this reply to his 
letter, and under all the circumstances, Mr. H. Heatou may, or may 
not, feel tat it would have been better for the suveuter whom be 
champions, and better fcr those whose interests he attempts to 
serve, bad he, in this matter, held his peace. According to Mr. 
Heaton, wireless telegraphy lifts man “a little nearer to the 
angels," and he promises us a service to New Zealand at 6d. a word. 
Doubtless, in time, some cqually unseltish politician and reformer 
will arise who, in a laudable desire to bring man still nearer to the 
angels, will nct rest content until the said service, when established, 
has been reduced to a penny, or made gratuitcus. ‘Nearer to the 
angels" is distinctly good, however, as a rallyiug cry to the weary 
investor, for those with whose wireless ventures Mr. Heaton bas 
associated himself. But, to come to business, before the interest- 
ing transmission of S S 6 in the Morse code alphabet to New 
Zealand, may we not have an intelligible word or two from or 
with tbe North American seaboard ? 


Wittings’ Works Negotiations Off—Our Hudders- 
field correspondent writes tLat tbe negotiations with an 
important firm of electrical engineers at Prague, Austria (for 
whom Messrs. Witting Bros, of Lordon, ше the English 
agents), with the view of establishing, with the assistance 
of local capital, a similar industry at Huddersfield, bave fallen 
through. A deputation of Hudderetield capitalists recently visited 
Prague, and favourably reported, but, in the later discussions, 
unsuccessful] overtures were шабе by Mesers. Witting Bros. with 
the object of joining in the proposed new col. ceru with an increased 
capital. | 

Tube Railways.—T he eight tube railway schemes, over 
which а good deal of discussion bas arisen iu the Zunes during the 
past week, came before the House of Commons ou Wednesday, aud 
passed the second reading stage. They will be referred to Select 
Committee. 
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The Temperature of the Exhaust of a Gas Engine. 
—The difficulties encountered in finding the true exhaust tempera- 
ture of а gas engine are great, and induced Mr. R. Н. Fernand 
to devise a practical method, which he bas described in a paper 
before the American Society cf Mechanical Engineers. He prac- 
tically constructs a vessel that will allow the gas2s to expand down to 
atmospheric pressure, and he determines the temperature at that 
pressure, taking care that his vessel allows no indraught of cold air. 
His receiver is built of bricks laid loosely, with the inner bricks 
flat and the outer ones on edge. Then calling н the actual ter. 
minal pressure, and a the atmospheric pressure, and T the absolute 
temperature found in the receiver at atmospheric pressure, he finds 
the exhaust temperature, proportional, of course, to the absolute 


pressures, to bet — T X E Thus, where н was 40 lbs., and 4, of 


A 
course, 147, T was found to be 629° absolute. Hence ¢ = 1,800" 


absolute, or 1,241? F., temperatures much higher than often 
supposed. j 


Holidays.— Messrs. Willans & Robinson, Limited, of 
Rugby, will close their works from Saturday, August 2nd, to 
Monday, 11th, for the annual holiday, but, of course, a staff will 
remain to deal with urgent correspondence No doubt, as this 
period includes Bank Holiday and Coronation Day, various other 
manufacturers will adopt a similar plan. 


Appointments Vacant.— Two shift engineers for 
Leith; electrical engineer for Tonbridge, at £150; assistant 
engineer for Portsmouth Electricity Works, £100. 


THE CENTRAL STATION ENGINEER. 


On Saturday, July 5th, the employés of the Paisley Corporation 
electricity works held their seco: d picnic in an enjoyable manner 
at Rothesay. Dinner was served at the Norman Institute, after 
which the party preceeded in char-a-tancs to EKttrick Bay, where 
sports were held on the fanda. After the sports the party returned 
to Rothesay, and fat down to tea in the Norman Iustitute. The 
remaincer of the evening was spent in the usual way until time 
for the last steamer for (iourock. The convener of the Electric 
Lighting Committee, and the chief engineer, Mr. C. F. Parkinson, 
were the guests of the company. 

Mn. Н. CorriNaGs Bishop, of Wigan, has been appointed borough 
electrical engineer and tramways manager at Newport (Mon.) at a 
salary of £500 per annum. 

Mr. Ritson, engineer of the Kendal Corporation electric light and 
gas works, has resigned his position, owing to his acceptance of the 
post of borough engineer at Ramsgate. 

The Darlington E.L. and Tramway Committee has decided to 
increase the ealary of the engineer, Mr. J. R. P. Lunn, by £50 a 

ear. 
4 On the occasion of his marriage, Mr. W. E. PRESTON, clerk in the 
electricity and tramways department, was presented by Mr. 
Stewart, assistant, on behalf of the staff, with a handsome carved 
oak timepiece. 


CITY NOTES. 


Electric Construction Company. 


Mr. J. W. Barcuay (chairman) presided on Thursday morning at 
Winchester House, Old Broad Street, over the ninth annual general 
meeting of the above company, and in moving the adoption of the 
report, said that before addressing himself to the business of this 
meeting, he desired, on behalf of his colleagues and himself, to 
express their deep sense of the great loss the company bad 
sustained in the death of their much-esteemed and valued 
chairman, Sir Daniel Cooper, aud they felt it to be their 
duty, as it was their privilege, to acknowledge with 
gratitude and thanks his great aud long-continued services to 
the compary. The directors had much satisfaction in submitting to 
them their yearly report aud accounts. The net profit of the year 
was £20,496 19s. 11d., but to this had to be added the balance 
brought into the account from last year, £2,853 18s. 2d., and the 
total available for distribution was thus brought up to £23,350 
188. ld This sum it was proposed to appropriate in payment of 
the fixed dividend on the preference and of 6 per cent. on the 
ordinary shares, and in adding £2,000 to the general reserve—the 
balance of £3,504 6s. 1d. being carried forward to the credit of next 
year’s profit and loss account. The general results of the year’s 
business were similar to those of last year, and coupled with the 
figures of previous years went to show that they had a steady-going 
business, while at the same timo [reir p sition from year to year 
became more firmly established No doubt they noted that their 
general reserve was now £32,000, while the dey reciation fund, made 
up exclusively from revenue smounted to £43,000. This was the 
ninth annual repo:t, and if they went оп accumulating at the same 
rate for another nine years, the company would be in a very 
comfortable position indeed. He had much satisfaction in referring 


to the bandsome increase in the net receipts from the Madras Tram- 
ways; it is no less than 33 per cent. over that of last year, and the 
gross receipts for 1902 so far showed every promise of even a larger 
increase in the current year. There was thus great promise that 
this wil prove a highly profitable nudertaking, but, as he told 
them on a previous occasion, they interded to restrict themselves 
to the manufacturing buainess, and would, therefore, avail themselves 
of a favourable opportunity, which they looked for soon to dispose 
of the tramways in whole or in part. The shares of other com- 
panies consisted almost entirely of holdings in the Electrical Power 
Storage Company aud in the Crystal Palace District Electric 
Supply Company. They might recollect that the Electrical Power 
Storage Company was a subsidiary company formed to take over 
the accumulator branch of the old company’s business The Storage 
Company had under the preseut able management proved a success, 
for it held the premier position among electric storage companies. 
The development of electric traction wasopening up a great future 
for such manufactures, and he was glad to say that the profits of the 
company showed a large increase in the year just ended. The 
expenditure side of the account showed increases in some items, 
but the-e were of an exceptional character, and a considerable 
reduction in expenses was anticipated during the current year. 
Their managing director (Mr. Gray) maintained a close supervision 
of all outlays, and saw that they got full value for their money. 
He was glad to inform them that the compensation for accidents to 
workmen during the year was only £36 13s. 3d., which was less 
tban one-fourth of wbat they would have to pay an insurance com- 
pany forthe riek. Tbis seemed a very good test of the skill and 
carefulness of the men. He did not know whether many of them 
had been to the Wolverhampton Exhibition, but if so, he was sure 
they would be well satisfied with the display of electrical plant 
made by the company, and he could assure them that the machines 
were quite as effective as they looked, for he was told they provided 
a large share of the power required by the Exhibition, aud actually 
supplied the whole on the day the Exhibition was opened. The 
relations between the management and all classes of the employés 
continued to be thoroughly cordial, and the directors had much 
satisfaction in recommending the distribution among them of the 
usual bonus in token of their appreciation of steady and zealous 
service. This bonus was determined by the rate of dividend, the 
wages paid to each man, and his industry and regularity during the 
year. They believed the mosey was well spent. It encouraged 
the men to steady industry, interested them iu the prosperity of 
the company, and tended to the growth of confidence between 
employer and employed. Competition between the manufacturers 
of electrical machinery had been and still was very keen, but they 
maintained their position. Their works, plant and tools were all 
modern and of the best, and in size capable of turning out the 
largest machines that might be required. They had reason to be 
satisfied with the ability of tbe etaff and the skill and industry of 
their artisans, who recognised that ifthey were to earn a bonus they 
must do, at least, as well as others. So, fully equipped in every 
respect, he thought they had every reason to have contidence in the 
future of the company. They did a safe, non-speculative business, 
and might have confidence that in the future, as in the past, they 
would have a fair share of what success was going in the manufactur- 
ing world. 

Sir H. C. Manor seconded the motion. 

Replying to questions, the CHAIRMAN stated that the increase of 
£5,000 in regard to the cost of the Madras Tramways was due to 
the increase in the rolling stock owing to the increase in the traffic. 
The additional £10,000 with regard to loans was owing to a tem- 
porary loan being obtained before they sold the debentures in the 
market. | 

The report was adopted unanimously. 


Electrical Power Storage Company, Ltd. 


Мв. J. I. Courtenay (chairman) presided over the meeting of this 
company on Thursday last week at 4, Great Winchester Street, E.C., 
and in moving the adoption of the report, said that the net protit 
for the year was £10,013 13s. 8d., making, with the balance brought 
forward, £11,346 2s. 9d. Out of this sum they had transferred 
£5,000 to reserve, and £1,000 to contingent fund, and recommended 
a dividend of 5 per cent. upon the ordinary capital. The reserve 
would now stand at £15,000, and the contingent fund at £5,000. 
They believed shareholders would approve of this cautious policy, 
which would greatly strengthen the position of the company. The 
steady increase in the coutingent fund also must, they felt certain, 
convince customers of the company’s ability to fulfil its obligations 
under the maintenance contracts. The factory had been maintained 
in thorough repair and condition at a cost of £2,102 188. 3d., and 
£956 17s. 7d. written otf for depreciation. The works were fur- 
nished with the latest types of labour-saving machinery. Owing 
to the continually increasing demaud for cells of the larger central 
station types, a contract had been entered into for the erection of 
an additional floor in the main building of the factory, whicb, 
when completed, would enable them to substantially reduce the 
time necessary for delivery. The year had been an exceptionally 
prosperous one for the company. This was due to a general increase 
of business in all directions; orders for lighting and power stations, 
for private installatiors, and for traction purposes all showing ап 
increase over previous years. They were sable to start the new 
financial year with orders ahead to an amount which was consider- 
ably in excess of that of any previous year. The chairman pro- 
ceeded to mention some of the larger contiacts completed during 
the year. They were still continuing their experiments with batteries 
for electric traction, and although their laboratory had tested a very 
large number of cells manufactured in this country, on the Conti- 
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nent, and also in America, they had not yet found anything which 
was superior to the cell they were now manufacturing and selling 
. in large quantities to the City and Suburban Electric Carriage Com- 
pany, who were doing a considerable business in electrically- 
propelled vehicles. He might say, further, that the results which 
they had obtaired from experiments with their own vehicles 
specially kept for experiments] use, pointed to the fact that the 
supply aud maintenance of batteries for thee vehicles was vot 
nearly #0 expensive as the public imagined, and they had uow a 
project uoder consideration wbich would enable the purchasers of 
vebicles to hire batteries at a very reasonable rate. For tbe last 
two yeara there bad been more or less persistent rumours of an 
accamulator invented by Mr. I:dison, which would, they were told, 
revolutionise electric traction. Mr. Edison was undoubtedly an 
exceedingly able man, and the science of electricity owed much to 

him, but he could assure the shareholders that it was quite too 

early to place reliance on statements which, in many instances, bore 

on the surface evidence that they were circulated by irresponsible 

ties, and did not emanate from the inventor. Although they 

bad followed Mr. Edison’s figures closely, they could not find that 

even his own statements showed that he was able to make a 
battery which was more than 10 per cent. lighter than the special 

battery they manufactured for traction purposes, aud as Mr. 
Edison's battery muet be at least two or three times as expensive 

to manufact"re as their own, it would have to lust я very long time 

indeed if it was to come into competition with those which 

the; were now selling, If, moreover, they judged from their own 
laboratory experience and the experience of their technical staff, 

they thought it might probabiy be found that Mr. Edison was still 

far from being in a position to make a commercial article of his 
invention. The experience of the E. I'. S. Company, extending over 

20 years, showed that there had been no radical alteration in prin- 

ciple resulting in a signal commercial success since Camille A. 

Faure introduced the mechanical application of a salt of lead to the 

lead grid or support. It must not be forgotten that the excellent 

results of the year's working which they had before them had been 
obtained in the teeth of tbe severest competition, and it was largely 

due to the gradual improvement in detail made by the staff and 

works that they were able now to compete во successfully, both in 

regard to prics and quality. The company had never been tempted 

to enter into what he might justly call a ruinous competition, that 

was, to sell a cheap article which would, in the long run, bring dis- 

credit on the company. In furtherance of their continual 
improvement in detail, they were now introducing a new form 

of negative plate, under the name of ‘Carzonode,” which, 

after exhiustive tests extending over three to four years, they found 

was vastly superior to those at present in use, and would enable the 
company eventually to materially reduce their maintenance rates, 

tbus increasing their power of meeting a certain class of competi- 

tion, which, in the past, they had felt somewhat severe. In con- 
clusion, the chairman referred with deep regret to the recent death 

of Sir Daniel Cooper, Bart., G.C.M.G., one of the original directors. 

Sir JamES PENDER, Bart., seconded the motion, and Mr. BAncrav 
made some congratulatory remarks. 

The CHAIRXAN, in reply, said that on an average they had a new 
accumulator submitted to them every week, and these were 
thoroughly tested. 

The report was adopted unanimously. 


Ottawa Electric Company, 


IN their eighth annual report the directors say that the completion 
of the new power house with its more modern system of generating 
and distributing electric energy has enabled the management to 
effect the contemplated economies with most pleasing results, not- 
withstanding that it was ouly possible to put the majority of such 
economies into full effect during the latter half of the year, dating 
from the opening of the new power house on November 16th last. 
The company’s operations for the past year show а gross revenue 
from all sources of $227,634.43, being an increase of 831,271.61 over 
the previous year, after making liberal provision for bad and doubt- 
ful debta. The gross cost of operating aud maintenance was 
515,244.02, leaving a profit of $112,390 41, from which profit is 
deducted $25,913.38 for interest pd upon bonds and current 
habilities, leaving the net profit 386,477.43. The percentage of 
maintenance and operation to gross receipts was practically 50 per 
cent An amount of $75,000 has been carried to depreciation 
account, to provide for wear and tear and geucral depreciation of 
plant. The directors are satisfied that the company is now in such 
а satisfactory condition that the resumption of the payment of a 
dividend is assured for the current year. 


Prospectuses, 


Uf subscriptions was closed on Wednesday in an issue of 
10 900 ү cent. cuinulative preference shares of £1 each aud 
и ordiuary shares in the Bath Electric Tramways, 
li 55 non ne Company has a nominal capital of £236,000, divided 
ferred gras 9 per cent. cum. pref. shares of £1 exch, 125,000 pre- 
Шыл кшз shares of £1 ench, and 30,000 deferred ordinary 
structing a c 9 and bas becu formed for the purpose ot con- 

Е ub оар ete system of electrical tramway and light railways, 

: ating other electrical business in the city of Bath aud 

surrounding district. 


It is stated that the prospectus of the Yorkshire Electric Power 
Company is to be out in a weck or two. 

The financial News, in a critical note, says that the prospectus of 
the British (iriffin Chilled Iron aud Steel Company, Limited, is in 
private circulation, offering 38.433 shares to the public, aud reserv- 
ing the right to go to allotment if they get 100 sbares subscribed for: 


- 


Telegraph Construction and Maintenance Company. 
Str RongRT G. W. HxRUrRT presided at the half. yearly meeting 
held at the offices on Tuesday, and stated that the interim dividend at 
the rate of 5 per cent. was availab'e aud would be paid. They bad 
had a busy six months, a d a great amount of cable had bs con- 
structed and shipped. From the Times report we learn that on 
Saturday last their new ship Culonia sailed for Vancouver with 
3.500 kuots—which маз a loug stretch of cable—to connect 
Vaucouver and Fanning Island. As the shareholders were aware, 
the (ulunia was the largest cable ship ia the world. Sue could 
carry 11.000 tons of dead-weight, she was 500 ft. long, aud ste could 
carry 4 000 knots of cable. On her trial trip sh» steamed as much 
as 144 kuots.. She was, therefore, a very ctlicient vessel, and the 
directors looked forward with sanguine expectations to the resulta 
of ber present dificult work. Te Anglia nad returned to E gland, 
baviug laid the shorter port ions of the line connecting Vancouver 
with Australia and New Zeslaud. She went through a revere 
cyclone, but behaved in a highly satisfactory manner. ‘The compauy 
were hard at work, and were still corstructing some portion of the 
Расіпе cable. The entire work would be completed before the 
expiration of the period in which they undertook to finish it. The 
whole of the cable connecting Сараба witb Australia and New 
Sealand had to be completed before the end of the year, and they 
would be more than ready with the work when that period arrived. 
The company bad smaller labours on band to execute than the 
Pacitic cable, such as providiug lengths of cable by way of repairs 
and occasional breakdowns for various companies, and tue directors 
expected that the company would be well employed until the 


annual meeting. 


Oesterreichische Casgluhlicht und Elektricitiits 
Gesellschaft, 

THE report of this company for the year ending March 31st. states 
that after deduction of expenses and taxes, the total profit was 
£53,594, being a reduction of £26,679 on the previous year. А 
шоісѓу of the French, Spanish and Portuguese patent rights of the 
Osmium electric lamp have been sold for about £40,000, which has 
been written off the patent account. A total dividend of 40 per 
cent. has been paid on the “ A " shares for the year. 


Stock Exchange Notices.—Applications have been 
made to the Committee to appoint a special settling day in and to 
grant a quotation to:—Isle of Thanet Electric Tramways and Light- 
ing Company, Limited —£150,000 4 per cent. debeature stock; and 
to allow the following securities to be quoted in the Otli-ja] List:— 
Edmundson's Electricity Corporation, Limited—further issue of 
10,000 ordinary shares of £5 each, fully paid, Nos. 40,001 to 50,000, 
and 4,500 ordinary shares of £5 cach, fully paid; London United 
Tramways (1901), Limited —60,000 ordinary shares of £10 each, 
fully paid, Nos. 8 to 60,007. 


Nt, James’ and Pall Mall Electric Light Company. 
—The directors have declared the following interim divideuds for 
the half-year ended June s0th:—At the rate of 7 per cent. per 
annum on the preference shares, and at the rate of 10 per cc at. per 
annum on the ordinary shares. 


National Telephone Company,—The directors have 
resolved, subject to final audit, to recommend at the forthcoming 
general meeting of the sLareholders the following dividends for the 
half-year ending June 39th last :— 

At the rate of 6 per cent. per annum on the fitss and second preference 
shares; at the rate of 5 per Cont. per annum on the third preference shares; 
at the rate of 6 per cent. per аппиш on the preferred stock, and at the rate of 
44 рег cent. per annum on the deferred stock, being equivalent to > per cent. 


per annum on the ordinary shares now divided into preferred end deferred 
stocks, less income-tax in all cases, carrying £7u,000 to reserve, and about 


£ 4,000 forward. 

City and South London. Railway Company,—The 
accounts for the balf-ycar ended June 30:h show a balance, after 
providing for the debenture stock interest, the paymeut of the 
dividend on the preference stocks, and the transfer to the renewal 
fund of £2,900, sutlicient to allow the payment of a dividend on 
the consolidated ordinary stock for the half-year at the rate of 3 
per cent. per annum, carrying forward a balance of £1,750. The 
dividend for the corresponding period last year was at the rate of 
1j per cent. per annum, carrying forward a balance of 4733. 


Crompton & Co., Limited. — The directors have decided, 
subject to audit, to recommend the payment of a dividend at the 
rate of 6 per cent. per annum for the half-year ended March 31st 
last. 

Globe Telegraph and Trust Company.— The directors 
announce a final dividend of 4s. 9d. per sbare on the ordinary shares, 
making a total distribution for the year of 54 per cent. 
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Direct United States Cable Co.—The board has 
resolved to recommend a final dividend of 3s. per share and a bonus 
of ls. per share, making with the three interim dividends already 
paid a total distribution of 3} per cent. for the year ended June 
30th last, and after placing £5,000 to reserve fund account, carrying 
forward a balance of about £2,196. 


TRAFFIC RECEIPTS. 


Blackburn Corporation Tramways.—Week ending July hth, £860; last year, 
471; increase, £118. Total from March 25th, £12,931; last year, £10,523 ; 
increase, £2,138, 

Blackpool and Fleetwood Tramways.—Week ending July 12th, £714: last 
year, £1,042; decrease, 4328. Total to date, 41,171; last year, £1,827; 
decrease, £656. 


Bristol Tramways and Carriage Company.— Week ending July llth, £5,151; 
last year, £5,065; increase, £50. 


British Electric Traction Company.—The following returns are issued of the 
undertakings of this company for the weck ending July 4th :— 


| : Comparison | No Aggregate, 
w T ЕН 0ана ол І 

Сотрапу, Amount onn week AE К 

| of last year. weeks. Amount. Inc. or Dec. 

| £ +£ | -£ I £ -£ 
Devonport** .. 5 465 132 — £6 10,810 == 
Dudley- 8tourbridge ТЕ 56 — 2 | 18,604 — 
Gatesheadf .. "n 806 260 == 20: 118.326 == 
Greenock-Pt, Glasgow | (5H 994 — 2 12.144 EX 
Hartlepool ..  ..., 315 44 — | 20 6,112 = 
Kidderminster — 166 | — | 20 PD 2,9865 = 
Merthyr} б» a 228 | e ! IR 204 5.324 666 
Middleton? .. 331 — — 144 4,513 = 
Oldham— Ashton. BST »6 | — ED , 18,102 = 
Poole: ае T £04 20 -— 208 6,013 66 
Potteries ee | 1659 aes | 71 | 26h | 88,039 "€ 
Southport... T 882 204 — 264 5,031 = 
South Staffordshiret $10 — 22 205 2,315 = 
Swansea - e 553 111 | — 204 11.975 = 
Taunton* Es es 71 — — | 26$ ; 1,540 == 
Tynemouth§ .. - 304 60 — 264 | 6,392 == 
Wolverhampton Dist. 15 | 100 — | 20$ | 8,46 — 

1 f i 


Not in operation last year. + Partly steam. 7 t Comparison from April 
5th only. í К f Comparison from 
May sth only. Comparison from June 26th only. 


Central London Railway.— Week ending July 12th, 46.847: last усаг, £6,145 ; 
increase, £702. Total to date, £14,048; last year, £12,224; increase, £1,819. 
Miles open, 6. 


City and South London Railway. Werk ending July 13th, £2,786; last year, 
£1,872; increase, 4914. Total to date (2 weeks), 45, 607; last year, 43,844; 
increase, £1,703, Miles open, 6! ; last year, d4. 


Dover Corporation Tramways.—Weck ending July 12th. 2209 9s 1001. ; last 
year, £274 10s. 10d. ; decrease, 45 Os. 1114. Total to dite, £5,583 108. 21d. ; 
last year, £5,882. 17s. 1d. ; increase, £200 13s. 2d. Miles open, 3. Car 
miles run, 5,2604; last year, 5,222. Number of cars, II. 


Dublin United Tramways Company.—Three days ending July 11th :—D.U.T. 
Co., £4,051 5s. За. ; I. S. D. Co, £1.151 16s. 0d. ; total, £5.208 18. Ва, Last 
year— D. U. T. Co., £4.74 Ys. Ud. ; D. S. D. Co., £1,:05 Js. 9d.; total, 45.877 
15s. 6d.; decrease, 4174 14s. 8d. Aggregate to date, £8,013 135. 3d.; 
last year, 48,223 5s. 1d. ; Cecrcase, £209 115. 10d. Mileage worked, 46. 


East Ham Tramways.— Week ending July 12th, ££06 17s, 11d. ; last year, £472 
9s. 4d.; increase, 434 ds. "d. Total to date (three weeks), £1,682 175, 4d. ; 
last year (three weeks), £1,411 8s. 4d.: increase, 471 98. Miles of track 
open, 51. Car miles run, 11,542; last year, 7,241. Number of cars, 20; last 
year, 14. 


Glasgow Corporation Tramways.-- Week ending July 12th, £11,125 7s. 8d.; lat t 
year, £12,959 4s. 1d ; decrease, 41.56 168. 10d. Total to date, £72,221 138. та. ; 
Inst year, £74.5H2 55. 9d.; decrease, £2,260 12s. 2d. Miles of track open 
(double), 55; last year, 444. Car miles run. 250,740; last year, 236.374. 
Decrease due to holidays last year. This year they commence a week later. 


Liverpool Overhead Bailway. — Week ending July 13th, £1,581; last year, 
£1,765; decrease, £181. ‘Total to date, froin January lst, £3,179; last year, 
3,497; decrease, £318. Miles open, 6 miles 57 chains, 


Sunderland Corporation Tramways. — Week ending July 13th, 21,190; last 
year, £1,247; decrease, £97. Total to date (15 weeks), £17,399 ; last year, 
£15,692 ; increase, 41, 707. 


STOCKS AND SHARES. 


Wednesday Evening. 

Тнв resignations of Lord Salisbury and Sir M. Hicks-Beach, did 
not make avy difference to markets, in fact, Consols closed better on 
the day. Business all round is showing signs cf easing down, 
members taking advantage of a nineteen-day account to have a long 
holiday, whilst again many have extended the Henley “ week” until 
next account day. It is a well-known superstition that a ninetcen- 
days’ account is always an unsatisfactory one. The few failures 
announced were only small, and did not affect the Кайт market, 
except, perhaps, in one or two cases. The settling of last account 
was not ap onerous matter, and although the present one is two days 
longer, it is not likely to make itself felt when pay day comes. 
Home Rails have been rather reglected, but Yankees have exhibited 
strength. Central London Deferred stock has lost 1 point at 103— 
106, and City and, South London Ordinary stock has fallen £2 to 
72—74, in spite of the increase in the dividend to 3 per cent. 
Waterloo and, City Ordinary stock is also a little “off colour" at 
92—5, a shrinkage of 1 point. 


In the electrical supply list only a few alterations are to be 
noted, which are more or less of an unimportant nature. Brompton 
on offer at 9—94 do not move, whilst in Charing Cross issues no | 
variations have to be recorded. Citys have hardened 4 to 83—03 
without bringing any business, whilst in the 5 per cent. Debenture 
a little trade has been passing, resulting in a rise of 1 per cent. to 
122—127. The 43 per cent. Debenture bas yielded its rise of last 
week, and closes steady at 101—104. Kensington, Londons and 
Metropolitans are all neglected. Notting Hills are quoted 4 lower 
at 134—144, which is only reflecting the 'amount of the dividend 
deducted. Like the Brompton Company, the St. James interim 
dividend is at the same rate as last year, namely, 10 per cent, 
South Londons and Westminsters are both down on the week, but 
keep steady at their present prices. 

In view of the fact of having mentioned last week the excellent 
report of the Edmundson Company, we give below some figures of 
interest of the past four years :— 


| е Income from 4 Dividend Carried 
" et investments included paid on to 
Year ended profits. in the net profits. ordinary reserve, 
4 4 shares. £ 
March, 1899 e0 11,704 Nil. 6 per cent, Nil. 
„ I/ 20.876 4,439 6 „ Nil. 
„ 1901! 2724 11,109 Tu 4,000 
» 1903 ae 37,130 12,756 1 [T] i 10,000 


By the way, the small number.of Deferred shares which were in 
existence have now been converted according to the terms of the 
articles of association, into Ordinary shares. 

The Traction market has been fairly active, considering other 
departments in the “ House," and the usual number of changes have 
taken place. British Aluminium Preference and Debenture are 
very dull, the former losing 4 at 4—5, and the latter being 3 per 
cent. down at 83—88. British Electric Traction Ordinary show no 
quotable change, althongh they are slightly harder. The Pre- 
ference keeps steady at 12—124. А роса deal of business has been 
doing in both these issues, and an improvement in the prices would 
not come as a surprise. It is interesting to note that Mr. W. L. 
Madgen has been made a director of this company. British Insu- 
lated Wire Ordinary are always a risky market to deal in, but the 
shares have kept alittle steadier this week and close unchanged at 
75—85. Brush Ordinary and Preference are firm, dealings being 
registered at current quotations. Callender Cables are er the bonus 
of 5s. at 154—164. Cromptons have shed j at 23— 91, at which 
price one or two bargains were done. 

Edison 4 per cent. and 5 per cent. Debentures are the turn easier, 
although the shares bave not moved. The market in these securities 
is во rotten that a small bargain either way is sufficient to alter the 
price to almcst any extent. Electric Construction Ordinary are 
firmer at 14—1; ex dividend, with not much business doing in them. 
The Preference and Debenture are quiet at current quotations. 
General Electric Preference at 9104 have hardly teen mentioned. 
he Debenture has been done at 99—101. Henley's and India 
rubbers are unaltered from last week's prices. Telegraph Construc- 
tion 4 per cent. Debenture is one point better at 102—105. 

London United Tramways Debenture continues to be eagerly 
gought after, and closes 2 per cent. higher at 107—109. It is worthy 
of note that when this stock was first put on the market at 100, 
investors were shy to touch it; now that it commands 8 premium 
the supply is inadequate to the demand. ` 

As regards the Welsbach report, the general opinion in the market 
seems to be that there is “more in it than meets the eye." A 
careful perusal of the document will show one or two items on the 
debit side which will not appear next year, and had these been 
knocked out, the profits, instead of being orly £23,000, would have 
been nearer £50,000. Of course, compared with three or four years 
ago, the whole showing is deplorable. 

Like other concerns of a similar nature, the Bath Electric Tram- 
ways, Limited, has a long time to look forward to before the real 
tramway work begins, and thoee applying for shares must have а 
cast-iron patience to back them up. 

Тһе telegraph market has kept pretty stcady all round, with only 
a few alterations to mention. The dividend of 3j per cent. on 
Direct United States Cable did not affect the price, which remains 
10—11. Eastern Telegraph 34 per cent. Preference stock is tz the 
quarterly dividend, but the price remains 88—91. "The 4 per cent. 
Debenture is one point better, at 108—112. ‘The Eastern Exten- 
sion 4 per cent. Debenture has risen 1 per cent., and closes firm at 

.109—114. Globe Telegraphs mark an advance of J, at 84—94 on 
the small increase in the dividend over last ycar. The distribution 
is 4s. 9d. per share, making 5g per cent. for the year, with a сапу 
forward of about £18,0C0. In spite of the disastrous fire in London 


Wall, National Telephones maintain their prices, whilst the Deferred 


stock is up 1 per cent., as is also the 34 per cent. Debenture at 
94—97. Western Telegraphs 4 per cent, Debenture shows a rise 


of £1, at 98—101; on the other hand, West India and Panama ^ 
per cent. Debentures have receded to 99— 102. 
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Closing 

July 9th. 

LII) eee 98 —102 

eve I) 31— 4$ 

eee eve 70 — 80 

33 6ls. | 46 — 49 

6 6 95 | 90 — 92 
" 


Oable eee eee eee eee eee cece e еве 165 —170 
Do. кч Bierling 500 year 4 95 Deb. Noe Bed. Stoc > wes с 
Cuba Telegra eee EID эге eve oes eee eee ТЈ) == 
Do. \ 10 V A T DI II eee еее x, 43; eee a E: 
Direct Spanish ogra) eee eee eee eee e eee 2 — 
Do. do. 16 Oum. Pref. eee eee eee eee oe see 7$— 8i 
90, Do. do. 4$ Debs. ees eee eee ee eee .. 100 —103 
60,71 Direct Moser Oable wr * Beg "Deb. eee ` өбө 20 33% 33% 33% 10 -— 11 
4000 | n Telegraph, Ord. Stock „ Hi 7% 7^ 7% з: 
000 Eastern eee eee eee TII So 1 120 —130 
Do. Pref, Btock Tr) өе eee eee eee eee 88 — 91 
Do. 4 95 Mort. Deb, Btock Red. ee "s eee — |107 —111 
Extension, Australasia, and Ohina Telegraph ... 7 7 17% | 12 — 13 
Do. 5 Deb. Btock TID raph, 43, M a Deb | > воа es pee 108 —113 
Nos. 1 to 3,000, red. 1909 51 100—103 
Do, 49 Reg. Mt. Debe. (Mauritius Bub.) 1—8,000 „| .. | .. роо —108 
Globe Telegraph and m 880 sus sus ro 5195 | 58% Б 8 —9 
150,000 8 а h, 5 el к! 15% ы 28 — 27 
Halifax and Bermeds Gable, 44 PY 1% Mort. Debs., 99 —102 
within Nos. 1 to 1,900, Bed. cee eee ° 
Telegraph 200 eee " eee TII | cece 10 % 10 96 10 % 37 — 41 
London Brasilian inei td 96 Debs. eee LIT) eee eee 100 — 104 
72,680 | Montevideo hone, Limited, » Nos. 1 to 72,680 ... vis з 1— 4 
86499| — Do do. 5 % Pref., Nos. 1 to 86,492 5 us d б 1 1 
983,933 | National Telephone, Pref. Stock  ... Бөз sae Я 5 5% 15 % | 95 — 99 
200,000 Do Pref. shares... б 645 Sas ‘a 33 38 | 4§— 4i 
eae eo ee 64 xd | 64 — 58 
6 12 — 14 
6 12 — 14 
5 41— 5i 
33 93 — 96 
4 102 —106 
6 H— 1 
ees 99 —102 
е 64 — 74 
110 —120 
5 —. 
• 4$— 5 
101 —104 
100 —103 
t— 
99 —102 
114— 123 
101 —104 
eee е 97 —100 
$9,331 ө eee еее eee 10 eee 8 — § 
04,563 do. do. 6 95 Oum. 16 Pref. ... , 10! ... аз 54— 5 
4,669 Do do. do 6 Oum. $nd Pref. eee | 10 vee eee | | — 
80,0001 Do 4o do. 5 N. Debe., Nos. 1 to 1,800 100 eee TII 101 — 104 


eath and Greenwich Dist. Electric Light, Ord. ... 1 

Do. 44% 16 Deb. Stock, Prov. Certa. 
Brompton & Kensington Elec. Le. Buap., Ord., 101 to 19,761 
Do. do. 7 Y Саш. га 


» Subtest э Жооп dena Shares 
Unies odere Ae mated ail c Horus are fully paid. i Di 
Dividends marked { are for a year, consisting of the latter 


10 аа а 


8, .. 
5 eee 


| Closing 


‘ei ees us i—- 1 і i 
100 | ... -— ... ]100 —104 |100 —104 
5|6%6%|8% 9— 9 | 9— 8 
5 "TI IT ee 9 — 94 9 == 94 
5199, 99 10 X 9 — 10 | 9 — 10 
5 eee 9 0 eee 53— 52 53 58 
$63 105 —107 105 —107 105g 
5 6 * 54% * | St— ör | 5i— 5t | sj 
ous 109 —113 |109 —112 985 
0 $ 5 8 — 9 8$ — 93 sss 
6 14— 123 | 114— 194 | .. 
1231 —126 |122 —127 125 
103 —106 101 —104 | 1034 
8— 9 8— 9 8j 
114— 14 113 122 
we | ive | ove | - [109 —112 08—11 | 1034 
85/le9|79|79 6i— 6 | 6— бра 6 
see eee eee TIT — 6 = € eee 
100 | ... ө» .. 107—110 [105 —1062 . 
5 | 11% |13% | 10% | 10—11 |10— 11 A 
Stock} ... ons . {101 —104 101 —104 . 
es oon 14— 14 14— -12 sia 
ees III 4 — 4$ 4 — 4$ 41 
eee eee T 94 — 99 94 E 99 coe 
10 6 * 6 * | 64% 16 — 17 |16—17 | 1 
„ ove . |109 —113 109 —113 «es 
Btock ees eee . eve 98 —101 98 — 101 eos 
s 10 FIM. i 14 — 15 |14- 14 
: 14— 154 |14—1 14 
517 7 $ 7 — 9i ét ot ЗЫ 
те ее eec 0 · си еса 100 
AM € eee — 2 14 — is 
A cos eee IE pa 90 80 — У eee 
ees eee . т 33 2 x: 3 ae 
5 1 T fei a 1% | 11 18 of JU li 1€ 
1 Quotations on Liverpool Stock Excbange. 
of efie a the first Pari ol e ч "ем 
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SHARE LIST OF ELECTRICAL COMPANTIES.— (Continued. di 
BLECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 4 yi 
Present ANB вк rere Closing — * done 1 
uly e Brod 16th. July 1 1908. 
Higheat.| Lowest. 
20,000 | British Aluminium 7 Y Cum. Pref. . T : — 5 4— 5 з 8 
200, 0005 Do. do. 5 % 1st Mort. Deb. Bock Bei se re 882 86 — 90 83 — £8 dus as eae 
62,074 | British Electric гена is В пи C 8 * 99% 9 N 12 — 13 12 — 13 122 | 198 PI 
90,000 Do. do. Oum. Pre. А 12 — 19) 12 — 124 | 198 | 193 * 
600, 000 Do. do Н Perpetual Debenture Btock .. 194 —197 |124 —127 126 | 124 + 
А тыш МЫЙ ш т me à E she Ф 15 $ 10 S| 71— 84 74— 8 m at 
70,000 do, 6 Oum. Pref. өө. eee eee 51— 6 55— 6 xd "T" E 
50,000 1 сас ud & Co. 1699); Ord: Mee ae sea 13s. to 15s. | 13s. to 15s. s > 
80,000 qT Cum. Pref. eee eee 16/6 to 17/0 16/6 to 17/0 eee oe ^ 
105,731 Brush Eleol. ! „ Ord., 1 to da 731 sie x là— 18 lj— 18 ie a, 
150,000 Do. e. ' Non-cum. 6 % Pret. ... eee eee 12— 21 1g— 21 18 cvs Е 
125,000! Do. do. b. Btock us » 101 —104 |101 —104 103? , 
195,000: Do. do. 44 P . 2nd Deb. Btock Rus 94 — 99 95 —100 е 
40 000 Do. do. 5 95 Oum. Pref. ees - ЕР — @ 51— 6 = 2 
90, 000 Do. do. 44 95 16 Mort, Deb. Stock Red ... . : .. |109 —113 |109 —113 "t ee mam 
4,969,800 | Central London Railway, Btock se cde чо е as 95/1106 —109 |106 —109 1071 Им 
440,100 Do. do. 49%, Pref. Stoccckk ue 107 —110 [107—110 | 108 |1074 rate 
440,100 Do. do. Def. do. КЕН wee 104 —107 |103 —106 105 | 1048 


855,000 | City and Bouth London Railway  .. ast sas aes 
54,000 Crompton & Oo., Nos. 1 to 54,000 ... oe as ass 


Do. 5 Y ist Mort. Reg. Debs., 1 to of - 

100,0007 { Bo. and 901 to 11,000 of £50 red 101 —106 |101 —106 % " E 
.99,261 | Edison & Swan Utd. El. Let., “А” shares, £3 pd. 1 о 99,261 &— a 4 ae os 

17,189 Do. do. do. “A” Shares, 01—01 7139" - 11— 21 11— 24 Ө u I^ 
844,023! Do. do. do. 4% Deb. Bock Re Red vus 76 — 81 76 — 81 ‘ РА eu 
100,0007 Do. do. 595 2nd Deb. Btock Prov. Certa. all pd. VS a .. | 82 — 86 | 82 — 86 А S : 
112, 100 | Biectric Construction, 1 to 112,100 . ies 6%| 11— 12 11— 1§xd a 

31, ,390 Do. ` do. 7 Cum, Pref., 1 to 81 ‚390... eux 24— 3 21— 3 xd id 
182, 500 Ро. do. 4% Perp. 1st Mort. Deb. Stock ... 99 —102 97 —100 xd s i 

18,000 | General Elec. Co. (1900) 5 Y Cum. Pref. ... vus sss 9#— 101 98—10} 103 9H 2 
150,000 Ро. do. 4%, Mort. Deb. xus .. |Btock| ... iss *. | 98 — 101 98 —101 998 

$5,000 Henley's (W. enh Telegrapb Works, yhp e "^ - 20 95| 16 — 17 16 — 17 ies B 

85000 | Ро. do. "Ee 6 5)— 6 

50,000] Do. do. do. 4$ ort. Deb. Stock. 111 —115 |111 —115 " 

80, 000 | India-Rabber, Gutta- Percha and Telegraph Works isi 21 — 22 21 — 22 Б 
300,000: Do. do. a um Б lst ort. Deb ses seo ee. е TS 100 = ad 100 yit es - 

87,500 Liverpool Over way, oes s өз | 14%| 4Н— Nu 

10,000 1 Do. do. Pret., £10 paid eee eeu 0 5 10$ — 110 EE wu 11 


7,500 | Parker (Thomas), Limited, Ord., Nos. 1to7,500 ... es] A us en .. | 154—163 14j— 15jxd . Е Eo 
$Rosling & Fynn 6 % Cum. Pref. ... аз бб С | 3 Dou 6 А 19/0 to 20/0 | ... — E "ugs 
87,350 | Telegraph Oonstruction and Maintenance -. | 12 | 15 171 90 Y 36 — 38 35 — 38 371 961 
150,000: Do. 4 Y Deb. Вав. Nos. 1 to 1,500 Red. 1909 4. | 100 |... . 1101 —104  |102 —105 1044 | ... 
25,000 | Telegraph Manufacturing, Ord. Nos. 1 to 25, 000 dus 5 | 19 12 Ф| ... 91— 10 94 — 104 Bs 
$0,000 | Do. do. 5 95 Om. Ри. Nos. 1 to 20,000... b 0 51— 6 


6460000 Waterloo and City Railway, Ord. Btock  ... see - | 100 | 3 * з * 9 * 99 — | 92 — 95 | 92 
¢ Quotations op Liverpool Stock Exchange. 1 Unless otherwise stated all shares are fully paid. 1 From Bradford Bhare List. e 
| | LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY dert TUM 
Consolidated e Construction and Maintenance, . аваны Ashton, and (Зуд Electric (£10 pd.), Ord., 15. у у, 
National Meet ie Bree Wiring. —1, | aie Paid 54 pd.) 1010 P i 
* From Birmingham Share List. 4 From Manchester Share List. Bank rate of йы ый 3 per cent. (February 6th. 1909). E 
L—L—Ó— ——————————————R e ds 
MARKET QUOTATIONS, Wednesday, July 16th. У 
CHEMICALS. &0. This week. Last week. Ino, or Dec. METALS. &o, — (This week, Last week. Ino. or рее, 
= -—— - — ————— = — | — i 
| | | | : 
а Acid, Hyürohlorio .. .. per om.“ — Bj. bj- 9 Copper Sheet "E von £9 | 269. | 
а „ Nitric ee ec „ per cwb.) 29. 29. ee | Ø „ Rod per ton 469 469 
а „ Oralic T - +» рег сий, B2/- 82/. m | 6 " Electrolytic) Bare .. рег ton £63 £68 
а „ Bulphuric,. T „ per cwt.) 5/6 5/6 T ' " 10 Sheets  .. per ton £75 £75 | 
a Ammoniac, Bal per owt, | 42/- 42/- H " " Rod .. perton| £68 £68 
ы Ammonia, Muriate (erystal) .. per ton £88 10 £8810 | ec ‘ H.O. Wire per lb. Bd. Bd. | 
„ per ton £80 | £80 T | f Ebonite Rod . T - „ per Ib. B/- B/- .. 
: Bleachin powder e« „„ рег ton £1 | £1 ee | 7 " Sheet ee "T" e+ per lb. 5/- 5/- .. l 
a Bisulphide of Carbon .. „ per ton £15 £15 oe n German Bilver Wire se «+ per lb, 1/5 1/5 | 
a Borax T ee per ton | £18 | 418 ee h Gutta-percha fine .. - +» per lb, B/- 8/- L 
- Bensole 00 ) - „ per gal, Ti- Ti- ee h India-rubber, Para fine .. per Ib. | 2/11 to 2/114 2/114 - 8/0} dec. | 
50/ ue е ee „ per gal. 5/6 5/6 os | í Iron, Charcoal Sheets per ton| £18 ee 
е Сор er Sulphate T per ton £19 £19 - | © ш гів (Cleveland warrants) . per ton 50/8 | ОП 84d. deo. | 
a Lead, Nitrate T +. per ton £94 | £24 | e $ „ Forgings, according to sise per ton From £11 | From £11 oe | 
2 10 White Sugar .. per ton £81 | £81 | (c „ Borap, heavy. „ per ton 47/6 to 50/- | 47/6 to 60j- . 
„РЕ 8 (e .. рег eA | .* | ги | „ Wire, galvanised No.8 .. рег ton 49 15 : £9 > | 
a Methylated Bp Per gal. | .. ( £11 10 to 111 
" Naphiha, Bolvent (90% at 160° C). per gal. 5/6 | 6/6 | * | g Lead, English Ingot ee „„ per ton £11126 to 11 12 в! | 
a Potash, Bichromate, in casks.. per]! | ва, | ва. ee | $ " Bheet T „ porton £18 £18 .. 
= „  Caustio (76/809) .. per ton £94 £94 58 | eManganin Wire No, 28 .. per ib. 97 8,0 e l 
a „  Bisulphate - .. рег ton £85 £85 | - | g Mercury . perbot. £8 15 £8 15 * | 
&Bhellae .. . per owt, 102/- 102/- | - | 2 Mica “in original cases), small .. per lb. | Bä. зо 9а. | Bd. to 9d. 
a Bulphate of Magnesia .. +» per ton £4 10 £410 | ee | 4 n 50 „ medium per Ib. 1/9 #0 2/9 | 1/9 to 2/9 
a Bulpbur, Bublimed Flowers . per ton £0 6 £6 5 » » es аге .. per Ib. 8/8t07/8 | 8/8 90 7/8 ' ’ 
- * Pe oe per ton £5 10 £5 10 | p Phosphor Bronse, plain castin per Ib, |114d. to 1/2 |11àd.to 1/2 T 
Lum „ рет ton £6 £5 p " rolled bars & ro per lb, | I/ 0 1/8 | 1/. to 1/8 - 
- Boda, Caustic T wbite 10 9%) „ рет ton 210 15 £10 15 | р 10 poen per lb. | From 1/2 | From 1/2 m 
a " — s. .. „* per ton £8 £8 ** 0 Platinum .* per OZ. £4 1 £4 1 se | 
a Bichromate, casks .. per lb, ма. 24d. I | p Silicium Bronze Wire per lb, | 9ò.to1/- | 9d. ba L- . | 
жечи Magnet, acc'd'ng to desen per ton From £15 to £40 - | 
METALS, &. | " bars .* .* oe to Pu cs vo 2 i | 
b Aluminium оңой, н in ton lota per ton 4148 £148 n б Tin, block s.e se se .. porton] 41 £127 } фт: | 
" in ton lots per ton £224 £294 * * g " foil * * .. LE IIl per Ib, 1 8 1/6 ГГ ^ | 
b r Sheet. in ton lots per ton £191 £191 bo — wire, Nos, 1 to 18. .. „por lb. 16 1/6 .. | 
p Babbitt’s metal ingots... .. Per юп | £40 to £140 £40 to 4140) .. p White Anti. friction Metals — ^ 
e Brass (rolled metal $* to 19") basis per lb, А А Se " White Ant" brand .. .. perton| £36 to £60 | £95 to £65 .. 
e РА „ рег lb, А А p j Yarns, 3/10s Grey Comon, on ' per ib. 7d. 1d. * ti 
б. 7 solid drawn) .. per lb, d. "id, .. f «a 8 lea. Naa .- „per Ib. d. d. oe ^ 
a oe dre, b ee ee — ~ 7d. 7d. .. | n ^ je Hassan, single „ per — F . . | ee 
5 .. ' 7 .. ^ „ рег 1р, „в ч 
" " (БОША drawn) „ por lb, , . oe l 180 Ibs, «+ рег ton] £11 10 £11 10 s 
! g Copper Bars (best selected) .. per ton £69 £69 - Sitio, Da's, (Vialia Montagna bnd.) per ton £23 £28 .. ^ 
| 
1 
' a Messrs. G, Boor & Co. f India -Rubber, GP. апа Teleg. Works k Messrs. Morris Ashby, Е. ü 
Quotations b The British Aluminium Co., Lid. quem. James & Sh . [Con Ltd. a Mem а T Glover te | 
a by e Messrs. Thos. Bolton & Sons. supplied by! Messrs. Edward Till & Quotations | A Messrs. P | 
supplieu bY | 4 Messrs. F, & Sons, Messrs Bolling & supplied by \ o Messers. . Dey D ‚Чч 
a Messrs, Smith & Co. к Mesars Walter Н, Hindley & Ce, ir Fieve eae дш. < 
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MUNICIPAL ELECTRICAL ASSOCIA- 
TION—1902 CONVENTION. 


THE 


Tux papers read at this Convention recently were indicative 
of the fact that the problems presented to the supply 
engineer are likely in the future to be included in either 
of two main groups. The immediate problem for solution 
is that dealing with cases in which the generating station 
is situated in the centre of a district which makes con- 
siderable demands upon it, but which must in the course 
of development extend its area to take in outlying districts. 
The more remote problem, already present with us in the 
metropolis however, is presented by cases in which the 
original generating station has become so large that further 
extension is impossible, and new works have to be built 
outside the area of distribution, where land is comparatively 
cheap, and there is plenty of room for future extensions. 

The first paper read at the Convention, on “ Double- 
current Generators and their Application,” by Mr. Ruthven 
Murray, had reference to the first of these problems, It 
dealt with cases in which there was a considerable demand 
for current in the vicinity of the generating station, which 
could be supplied at 500 volts pressure, but in which the 
area of supply was so extensive as to necessitate trans- 
mission at a much higher pressure to reach the outlying dis- 
tricts. As solving the problem presented in such cases, Mr. 
Murray proposed the adoption of double-current generators. 
which, as is well known, are continuous current machines 
with the armature winding tapped at several points and con- 
nections made therefrom to slip rings, whereby two-phase or 
three-phase alternating currents can, simultaneously with 
the continuous curremt, be taken from the armature. These 
low pressure alternating currents are transformed to high 
pressure, and the electric energy is in this form transmitted 
to the outlying districts in the supply area. This proposal 
is not by any means new, indeed, such suggestions were made 
quite 10 years ago, and it certainly is a somewhat remark- 
able circumstanee that though double-current generators 
have been in existence for all these years and their properties 
have been very well known, they have been adopted to no 
appreciable extent either on the Continent, which is their 
1 or in this country, which is within easy reach 
of it. 

From this it would appear that there is no real 
advantage in employing such generators; on the other hand, 
direct coupled sets in which there is at one end of the 
engine a dynamo and at the other end an alternator 
are quite common. The double-current generator is bad 
from the continuous current point of view, because the fre- 
quency is too high; it has too many poles, and in conse- 
quence a multitude of brushes to look after; from the alter- 
nating current point of view it is bad, because the output 
coefficient is low, and transformers are required to obtain 
the high pressure for distant transmission, to say nothing of 
the switch gear appertaining thereto. The machine, as the 
President put it,is merely a rotary converter, steam driven, 
and, needless to ray, no designer in his senses would take а 
Tolary converter as indicating the lines on which either a 


‘Continuous-current generator or an alternator should be made. 


However this may be, the electrical world will look forward 
with interest to the resulte of Mr. Murray's own venture 
with the double-current generator at Willesden. 

As regards the regulation of such machines, it was pointed 
ont by the author that the pressure ratio of continuous to 
alternating current was unalterable, and that it was accordingly 
most convenient to regulate for the home circuits, that is, for 
the oontinnons currents, the pressure of the alternating 
Current serving the distant circuits being regulated by 
a booster. The boosting may be done in three 
different ways, The first way is by means of a multiple 
contact switch on the primary or secondary side to 
alter the pressure ratio of the step-up transformers, 
The second plan is to have separate induction boosters by 
which the pressure on the secondary can be regulated due 
to varying the number of induced lines of force threading 
the cols, The third method is to pass the current to be 


boosted through coils on s stationary armature, inside 
which rotates a field magnet system, which can be mounted 
on the same shaft as the double-current generator, the 
boosting being done by varying the current exciting the 
field. Comparing these three, multiple contact switches are 
liable to give trouble, unless they have a great number of 
steps ; for regulating the pressure in three phases they are con- 
sequently cumbersome, and though, when properly constructed 
with double contact bars and choking coil they have been 
very successful for pressures up to 1,000 or 2,000 volte, 
they are always open to the fundamental objection that their 
action depends upon the efficiency of a series of contacts 
interposed in the main circuit. The induction booster 18 
better, because there are no such contacte. This appliance 
is, in reality, a transformer, in which the disposition of the 
secondary winding relatively to the primary can be varied, 
80 88 to bring the former more or less under the inductive 
influence of the latter, and thus raise or lower the pressure. 
The variation is done mechanically, and there need be no 
sliding contact in either primary or secondary circuits. 
Generally this booster takes the form of a cylindrical 
laminated core wound with coils to form the primary, 
inside which is placed an iron laminated drum pierced 
with holes round the periphery, in which are wound the 
secondary coils. "Through the latter passes the current to be 
boosted, the pressure being raised according to the angular 
position of the drum. The writer has only come across 
single-phase boosters of this kind, not three-phase, and as 
regards the latter, it would appear that, if we are to have an 
apparatus consisting of a fixed part and a movable part, we 
might as well let the latter rotate, and thus adopt for boost- 
ing the third plan, which consists of employing a small 
alternator. Qn an extension of the generator shaft a magnet 
wheel is fixed, and surrounding this is a stationary 
armature wound for the three-phase currents to be 
boosted. The current from the alternating side of the 
double-current armature may be passed through the 
booster armature at low pressure, in which case the 
booster winding would be bars, or at high pressure after 
being stepped-up, in which case the winding would be coils. 
This booster would cost less than the induction booster 
previously referred to, and as the regulation is effected by 
varying the excitation of its field magnet, the manipulation 
could all be done at the switchboard. Altogether,it has advan- 
tages which deserve full consideration, though there always 
remains the final question, whether, taking into account the 
cost of step-up transformers, boosters, and extra switchgear, 
the double-current generator is worth having. What is 
wanted is simplicity, and every extra appliance required for 
the working of any particular system introduces a fresh 
element of risk. 

All the foregoing remarks apply to generating, but when 
with the high-pressure currents the outlying districte are 
reached, some of us are likely ayain to fall foul of Mr. 
Murray's schemes. In the discussion which followed the 
reading of the paper, Mr. Wordingham made the astounding 
observation that continuous current was the only current 
worth distributing, and full of this idea, Mr. Murray 
coolly proposes in the outlying districts to convert all the 
three-phase currents into continuous. With the many 
examples of successful polyphase distribution before him, 
it would, in the opinion of the writer, puzzle any engineer 
to find sufficient justification at the present date for such 
a proceeding. [fa bad start is made with a frequency of 25, 
matters must, of course, be set right by conversion. But 
why make a bad start? Anyhow, the only argument 
put forward by Mr. Marray in support of his views appeared 
to be exceedingly weak. Our consumers,” said he in 
his reply, want continuous current, and that we must 
give them," to which observation the obvious rejoinder is 
that the customer does not care a single jot what kind of 
current he gets, provided it is suitable for his purposes and 
cheap enough. | 

The next paper read at the Convention was on “ High- 
Tension Continuous-Current Systems, by Mr. Barnard, of 
Hull and here again the problem of serving outlying 
districts was attacked, though in a different way. Mr. 
Barnard has been using at Hull continuous-current generators 
working at a pressure of 2,250 volts, and has obtained con- 
siderable success with them. That there is no difficulty in 
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construction offered by the high pressure per se has long 
been known ; indeed, machines giving this pressure and with 
commutators such as are now employed, were made 12 years 
ago. The fact remains, however, that the so-called Oxford 
system " is not persistent, and that better systems have 
arisen, while it is not too much to say that all the cost 
comparisons made in Mr. Barnard’s paper between this 
system and others are vitiated by the assumption that it is 
necessary before distribution to convert into continuous cur- 
rent, Once admit the advantages of three-phase distribu- 
tion, which will have to be admitted sooner or later, and all 
systems other than those embracing polyphase alternators 
and ‘stationary transformers go by the board. Only for 
supply to tramway or light railway systems for which, as at 
present devised, continuous current is necessary, is any con- 
version to continuous current needed. 

It is not to bé implied that in particular cases the high- 
pressure continuous current may not afford a successful 
method of reaching consumers out of the 440-volt range. 
Mr. Barnard has been particularly successful, and his pro- 
posals have at least the merit of consistency in that, gene- 
rating a continuous current, a continuous current it remains 
till it reaches the consumer. But the cost of continuous- 
current transformers as compared with the cost of stationary 
transformers has to be considered. The risk which running 
machinery, however first-class, always imposes on the system, 
as compared with the risk added by stationary appliances, has 
to be taken into account. The extra attendance required by 
the continuous-current transformer system must not be over- 
looked. And, taking all these things into account, it is 
evident that the results, successful though they be, are 
secured only at a much greater initial expenditure and 
running cost in one case than in the other. The retort may 
be made that one system gives all the advantages of storage 
while the other does not, and this, so far as it goes, is a fair 
argument ; it does not, however, go very far, for it has often 
been shown that in proportion as the station increases in 
size the battery plays a less and less important part in its 
economics, while it may be added that just in proportion as 
the day load is increased does its utility diminish ; in other 
words, as, by a process of natural development, the load curve 
is straightened out, the use of the battery for this 
straightening disappears. 

Mr. Faraday Proctor’s Notes re Earthing were 
extremely interesting. Briefly, he advised the use of an 
uninsulated return for two-wire distributing systems, and an 
uninsulated neutral for three-wire systems. There seems to 
be no real objection to the principle of earthing installations 
in this manner, provided it can be done in such a way as to 
satisfy all the conditions which should be observed. 

The neutral conductor of a 400 to 500-volt three-wire 
system always has to be earthed for the sake of safety, 
but it is earthed at one point only, and the reason why it is 
elsewhere insulated throughout, is that the difference of 
potential between different points in the system would, 
in the case of an uninsulated conductor, give rise to stray 
currents bringing in their train all the evils of electrolysis. 
In the mere fact of earthing one point, the principle of 
earthing is admitted ; the question is, how far is it wise to 
go in this direction ? 

At the present time it is usual to earth the neutral con- 
ductor of a three-wire system at the generating station. 
This means that the feeders are earthed, and there may 
well be at full load between the generating station 
end and the distributing end of the neutral, a differ- 
ence of potential considerably greater than is permiesible 
under Board of Trade tramway regulations. From a careful 
perusal of his paper, however, it would appear that Mr. 
Proctor does not contemplate the earthing of the feeders 
throughout; what he insists upon is the efficient and 
complete earthing of one side of the distributive system, 
and the feeders would accordingly be earthed, not at the 
generating end, but at their far end where they join the 
distributors. 

Mr. Proctor proposes that the uninsulated conductor 
should be equipped with a number of good earth plates in 
order to ensure efficiency in the earth connection, this being, 
of course, the crux of the whole matter. That there is 
nothing gained by a multiplicity of earth plates, provided 
the distributive system is continuous, will however, be 


obvious, since all that is wanted is one thoroughly good and 
reliable earth connection on the distributive system. If the 
difference of potential between any two points on the unin- 
sulated conductor is too great, it shows that the conduc- 
tivity is too low and more copper must be put in, for the 
total conductivity is not likely to be increased to an appre- 
ciable extent by earth plates. The latter may, indeed, prove 
an evil, since, if there were any difference of potential 
between various points of the uninsulated conductor, they 
would by making efficient earth at these points encourage- 
the flow of stray currents. If, on the other hand, the 


difference of potential is within the permissible limite, the 


introduction of earth plates is not likely to improve matters. 
Everything considered, there is no reason why the 
uninsulated neutral on a three-wire system should not have 
a trial in this country at an early day. Already on the 
Continent it is in use, and bas proved satisfactory; as. 
regards two-wire systems, however, the writer has doubt as. 
to whether, on the whole, the plan of leaving one side unin- 
sulated has any advantages to offer over the present practice. 
That the indiscriminate use of uninsulated returns on the 
consumers’ premises cannot be allowed, whether one of the 
distributors is uninsulated or not, is obvious. This is a 
matter which must be decided in each individual case by the 
station engineer, as it is quite possible that the drop of 
pressure on a long uninsulated service wire might put two 
points to earth between which there is a considerable differ- 
ence of potential, the usual results and trouble following. 
Again, warehouses and buildings with plenty of iron in their 
construction have to be considered in a different light from 
buildings without iron, and in each case the engineer would 
have to give the matter very careful consideration in order to 
arrive at a sound judgment. 

In the paper read by Mr. John F. C. Snell, of Sunderland, 
entitled The Relative Advantages of Two and Three-wire 
Distribution," it was suggested that the advantages 
by the simpler two-wire system had, perhaps, been lost, sight 
of in the almost universal adoption of the three-wire system. 
It will be readily conceded by every fair-minded engineer 
that the sole advantage of the three-wire system lies in the 
fact that by its use the same results can be obtained with 
a much less expenditure on mains than is possible with the 
two-wire system. The advantage brings in its train some 
disadvantages, such as the use of balancers, the difficulty 
sometimes of balancing the sides of the system, the less 
simple switchboard arrangements, and the less simple system 
of mains. These disadvantages are not serious, but they 
would be enough to turn the scale in favour of the two-wire 
system were it not for the great saving in the cost of mains 
which the three-wire system can show. It is merely & 
question of £ s. d., and it is quite conceivable that under 
some circumstances it might pay to start with two wires. 
rather than with three, though such cases might be rare. 
Mr. Snell only admits an increase in the cost of mains for 
the two-wire system of 8 per cent., but this certainly does. 
not measure the amount accurately. He begins his paper 
by stating that the three-wire system saves 40 per cent. in 
copper over the two-wire, but, as was shown by Mr. Murray’ 
in the discussion, the saving is 68 per cent. when full advan- 
tage of the system is taken. Mr. Snell admitted that it 
might be so theoretically, but in practice it was as he stated, 
and he had worked out the cost comparison given in his 
paper on the basis of the same current density for both two 
and three-wire. One is inclined to ask why he sheuld do any- 
thing of the sort? Granted that it would not be possible, im 
the case of three-wire, to work at double the current density 
throughout—which, to take the full advantage of the system, 
ought to be done—it is generally possible to work at a much 
higher density than for the two-wire, beeauee the pressure 
drop in long feeders necessitates for the two-wire a very 


much greater section than would be required if only the 


density limit were considered. On short feeders, perhaps, 
the current density could not, with three-wire, be much 
increased, but on long feeders it is quite different, whence 
the conclusion which was to be expected, that the greater 
the extent of the area served, the greater the advantage 
of the three-wire system over the two-wire. Obviously Mr. 
Snell errs in assessing the gain in the former system at 80 
low a figure, and while the reduction of copper weight may 
not be so great as 68 per cent., in all fairness it should cer~ 
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tainly be taken at a much higher figure than 40. In the 
examples worked out in the paper the author goes from bad 
toiworse, aa he only allows 5 per cent. to be saved, and 
naturally, ав was pointed out by more than one speaker, 
these erroneous assumptions vitiate all his conclusions. 

| W. B. E. 


EARTHING PROBLEMS.* 


F: It is a really delightful little piece of satire with which Mr. 
Proctor commences his paper on “ Earthing." It is always he who 
makes a special study of any subject who must confess his ignorance, 
in the presence of those casual observers who “settled the question 
years ago.” Everybody knows that а fuse should on no account be 
agis in an earthed conductor; more particularly if that conductor 
connected with the earthed neutral of & three-wire system. 

Those others who have, like Mr. Proctor, given some thought to 
the matter, know how erroneous is this prevailing idea. For con- 
venience, Mr. Proctor has divided the subject into sections, and the 
first question he asks is, Should a switch, or fuse, be placed in a 
conductor which is uninsulated throughout its length in connection 
with a two-wire installation?” Ву uninsulated he means not 
tatentionally insulated. The answer is No.“ Such а case is, bow- 
ever, a very unusual one. A single-wired ship installation, or an 
installation in an iron building, in which one insulated conductor 
із гоп in a metal pipe, or sheath, forming the return, the pi 
being in intimate contact with the building throughout, is the 
nearest approach to such a condition. Obviously, neither switch 
nor fuse in the “earthed conductor would be of the slightest use, 
as there is everywhere a duplicate route through the hall, or 
«4 earth." | ' 

Generally speaking, however, the condition is an impossible one, 
and the metal sheath makes “earth” here and there only. Take 
the сазе of a cotton mill or factory installation, wired on an earthed 
concentric system. For the greater part of their length the 
branches are attached to wood beams, and so, practically insulated 
from earth. A break in the outer, either by means of a switch or 
fuse placed at the earthed end of the branch, would not interrupt 
the circuit; the current would be merely diverted to the nearest 
earth, possibly overheating the outer at tbe latter point. This 
example may suffice to support the contention that it is useless and 
dangerous to use fuses or switches in an earthed conductor under 
these or similar conditions, | 

The second case considered is one in which the distributing 
system is earthed at one place only, say, near the generating 
sation. In this case Mr. Proctor would not permit the use of an 
"ninsulated conductor or any earth on а consumer's installation, 
and suggests that fuses be used both on the supply side and on the 
lamp side of the conductor. Unless this be done, the existence of 
an earth fault in the consumer's premises on the earthed conductor 
“would shunt not only the return current of the particular installa- 
tion on which the t existe, but of all other installations on the 
same distributing system.” It is not clear from the language em- 
ployed, whether we are to assume that both branches are insulated, 
‘or one pole is earthed on all the neighbouring installations, or 
not. If not, then why should the return current be diverted from 
‘uch installations to the fault? It would also appear from the 
paper that Mr. Proctor would be satisfied with a main fuse on the 
supply side of the installation and on one pole of the branch. He 

then depend, for protection, on the blowing of the supply 

fase, in the event of a portion of the return current from other 

ons being shunted to the fault. But this would not pro- 

tect the faulty branch against current from other portions of its 

own installation, The safer method is to fuse both poles of the 

branches. A few simple diagrams would have made the argument 
€ art to follow. E 

diagram fig. 1, let A and B represent the supply mains, B 

being earthed near the generating station at n. Let D B + and 

ов be the two panels of a distributing board, feeding five 5- 


| Fra. 1. 


ampere circuits. No. 1 circuit “earths” at в. The positive fuse 
does not“ blow; ” there is no reason why it should. If, however, 
there are no fuses on the earthed negative side, part of the 20 
eu from the remaining four cirouits will pass down the nega- 

ve side of the branch from p B — to Ei, and quite possibly burn 


Ё ош, or set fire to the premises. Fuses in the negative pole would 
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prevent this, and would also protect the branch from outside cur- 
rent, even in the absence of a supply fuse. The fnses on the 
“ earthed” side should be than those on the live side, as, 
whilst the blowing of one of the Jatter makes its conductor dead, 
the blowing of the former puts out the lights, and stil] maintains 
the conductor alive. Instead of .5-ampere lighting circuits, the 
above might be individual motor circuits. In this case the risk is 
more serious. A conductor may easily “earth” in a cast-iron switch 
box, when, unless fused on the “ earthed” side, the return current 
from tbe other motors, which might be of considerably larger 
powers, wonld flow, in part, down the faulty branch. The same 
conditions hold good for an installation conuected to one side of a 
three-wire system witb earthed neutral. І 

In discuseing installations connected to а three-wire system, 
that is, where three wires are brought into a consumer's premises, 
the author of the paper makes himself quite clear, and we are in 
entire agreement with him. Each side must be treated as a separate 
two-wire installation and both poles fused. There is, however, lees 
risk in this case than in a plain two-wire system of distribution, as 
only the unbalanced current would tend to pass down the fault. 
On no account should а fuse be placed in the supply side of the 
neutral conductor, whether earthed or not, and in any case it should 
be assumed that the neutral is, or may become, earthed. Here 
again we are happy to be in entire agreement with the author. 

There is, however, an alternative and safer method of dealing 
with the matter from the consumers’ point of view ; and that is to 
earth the distributing bar of tbe main distribution board on the pole 
connected to tbe earthed main. When this is done, there is no 
tendency for any current to flow past the bar to a fault on any of 


the branches. Nor is there the same risk of leakage current from 
the branch on which the fault existe, as the resistance of the con- 
ductor between the fault and the distributing bus bar must of 
erga be very small as compared witb the resistance of the 
ault. . | 

The diagram, fig. 2, shows the suggested arrangement, the full 
lines representing & two-wire installation, and the dotted lines (in 
addition) a three-wire installation. Whilst this solves the difficulty 
so far as the consumer is concerned, it adds to that of the supply 
authority whose main is only earthed at the station. The solution 
(for them) is to earth the main throughout. We would go further 
than Mr. Proctor, who suggests a sufficient number of good earth 
plates, and advise one continuous earth plate—that is to say, a bare 
copper conductor of ample section. This might be either a plate 
laid alongside the insulated conductor or a copper sheath over the 
conductor. This would be as flexible as either steel or lead, and 
would be easily jointed. Only by some such system will the 
earthing problem be solved, and “ unmuzzled currents ” be prevented 
from " frolicking about," and “eating up the pipes of other under- 
takers,” or setting fire to the premises of a consumer on some other 
system, even though the consumer's switches are “ off." | 

F. B. 


TWO v. THREE-WIRE DISTRIBUTION.* 


The three-wire system, which, with the enunciation of the theory 
of dynamo construction, forms the arowning triumph of the fertile 
brain of the late Dr. John Hopkinson, is doomed to sink into 
oblivion. Like other little systems, it has had ite day ; it has served 
its end, and must, therefore, cease to be. Such are the conclusions 
which force themselves upon us, if we grant that Mr. Snell's deduc- 
tions are the result of sound reasoning based upon true premises. 

We are, however, not prepared, without farther argument, to grant 
either the one or the other; but, on the contrary, the more we study 
Mr. Snell’s paper, the more are we persuaded that his views are 
based upon a misconception as to the relative values of copper in 
the two systems, and to an unfortunate experience with the cable 
systems under his control; an experience which might have occurred 
with any other system of distribution under similar conditions. 
The impeachment which Mr. Snell seriously and deliberately brings 
against the three-wire system is classified under eight sections, which 
may be summarised thus :— 

1. Difficulty of balancing consumers. 


* “The Relative Advantages of Two and Three-wire Distribe- 
tion." Paper read by Mr. J. F. C. Snell, J uly 4th, 1902. 
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2. The larger section, in practice, of the middle wire, above the 
theoretical section, "Y 


3. Bwitchboard complications. x 

В Less reliability of supply as compared with the two-wire 
m. 

5. The burning out of consumers’ lamps due to short-circuita 
between the middle and an outer conductor. 

6. The effects of anent stress, electrolysis, and osmosis on the 
negative cable due to earthing the middle wire. 

. Electrolytic action on pipes, &o., due to leakage. 

8. Difficulty in localising and rectifying faults on the middle 
wire, without interference with supply. 

Beyond the mere schedule, very little is said about many of these 
alleged disadvantages, the paper resolving itself into an attempt to 
prove that the cost of the two-wire system of distribution is only 8 per 
cent. more than the cost of the three-wire system. And how is this 
attempted ? By comparing two 02 вд. in. conductors, with two of 
0'1 sq. in., and one 0 06 sq. in., that is to say, the relative weights of 
copper in the two cases would be in the proportion of 4 to 2°6—a 
saving of about 40 per cent. in favour of the three-wire. 

As was pointed out by Mr. Ruthven Murray and others in the 
discussion, this is not stating the case fairly. Assuming the same 
percentage drop in voltage in the two cases, the sizes for the three- 
wire system would be only half the values given in the paper, making 
the ratio 4 to 1:3, which means a saving of about 68 per cent. in 
favour of the three-wire system. 

But Mr. Snell will have none of it. He says that in practice the 
values are greater than the theoretical values, and 40 per cent. is 
correct. Why shovld this be so? ' 

Surely Obm's law is es applicable to the three-wire as to the two- 
wire systems, and, this being so, the two outers must be exactly 
one-quarter the section of tbe conductors in a two-wire system for the 
same energy loss and the same percentage drop. The only doubtful 
quantity is the middle wire. There is no theoretical value for 
this. It depends upon the assumed value of the out-of-balanoe 
current, With & perfect balance, the theoretical section of the 
middle wire is zero, and with the whole of one side off, the section 
need only have a v&lue equal to that of one of the outers. The 
relative values in the two caees as compared with a two-wire 
system would be respectively 4 : 1 and 4: 1:5, showing an economy 
in copper in favour of the three-wire system of 75 per cent. and 62:5 
per cent. reepectively. 

In the first case (i.e., no current in the middle wire) the percent- 
age voltage lors on the system would be the eame as that in the 
two-wire distribution; and, in tbe second case (the whole system 
unbalanced) tbe percentage loss on one side of tne system only is 
double that in the two-wire system. A  suitably-proportioned 
balancer would, of courre, correct this to some extent, but it is 
clear that when any current passes down the middle wire, tbe per- 
centage loss on the unbalanced side of the system is greater than 
in the two-wire if the relative sections of the conductors are 
as 4 : 1. 

This is, no doubt, what Mr. Snell bad in mind in saying that the 
practical values exceed the theoretical. The question resolves 
itself then into one of balance,“ and tbe consensus of opinion 
among the three-wire men who took part in the discussion, was that 
there is no difficulty in obtaining this, and, instead of the difficulties 
increasing ав the lamp density riser, the opposite is the case. 

We are not in а pot ition to check the figures given by Mr. Snell, 
but it strikes us as somewhat disproportionate that with 40 per cent. 
difference in the value of the copper, the difference in the cost of 
distributors is only 8 per cent, viz., £78 as against £72. The 
value of the copper in the two cases is about £17 and £117, the 
balance £60 to £61 being accounted for by insulation and laying. 
Possibly these are actual quotations from cable makers. As to the 
feeders on the tbree-wire system, we are not told if these consist of 
three wires or two, with a balancer at the distant end, but we 
assume tbat the most favourable conditions have been taken. 

We were somewbat surprised to hear not only Mr. Snell, but 
otber speakers, refer to the current density in cables as & factor in 
determining the size. We thought it was only insurance companies 
who spoke this langusge. For instance, Mr. Snell justified his 
figures for the three-wire dittributor on the ground that, had be 
taken the correct valuee— viz., balf what be gives in his paper—the 
current density in the middle wire would have been 1,200 amperes 
per sq. in.; and Mr. Rutbven Murray was not surprised that the 
variation of pressure on the ¿Sunderland system was small if some 
of the feeders carried currente at only about 200 amperes per sq. in. 
density. We fail to see any connection. A 30-ampere cable 
would not rice in temperature appreciably when working at a density 
of 1,2C0 amperes per £q. in.; and, on the other band, {Геге might 
be a considerable pressure variaticn in a feeder working at 200 
amperes per sq. in. if long enougb. 

Such language is unscientific. Mr. Snell's principal complaints 
against the three-wire system are really difficulty in balancir g, and 
electrolytic and ot mesis trcubles. If the cables are properly laid, 
the latter are insignificant. WElen responsible manufacturers will 
guarantee their cables, if properly Jaid, for 20 years, and undertake 
to maintain tbem for 2 per cent. per annum, it isclearly neitherthe 
cable nor the system that is at fault. 

Nor is the autbor quite consistent, for towards the end of the 
paper, notLwithetanding the array of figures he brings forward to 
prove the false eccncmy of the three-wire system, notwithstanding 
the talancing diffculty, the ccmplication, the unreliability, the 
burning cut of consumers’ Jam ре, the destruction of water and gas 
pires, and the difficulty of localieing faults; in spite of all these 
disadvantages, he says "were it not for the infallible trcubles 
which must reault from the physical effect of negative leak, he 
would be among the firat to recommend a system, which 60 
obviously involves less outlay and less loss in distribution." He 


believes, however, that in years to come his opinion will be justified, 
and that the simple two-wire system will be found to be a safer 
investment than the more fashionable three-wire. 

We ean admire a man who has sufficient courage and faith in hig. 
own convictions to read a paper before a Scientific Association on 
such a revolutionary subject, and the best we can wish him is that 
he may live to see the day in which his opinions are accepted. 


F. B. 
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THE INTERNATIONAL TRAMWAYS UNION 
CONGRESS, 1902. 


(Continued from page 85.) 


THE Congress at their meeting on Thursday, July 3rd, restricted 
their attention to two papers, but the thoroughness with which 
they were discussed may be gauged by the fact of the sitting 
lasting five hours, and had it not been that the hall was then 
wanted for the meeting of the Incorporated Municipal 
Electrical Association, it might have been still further 


prolonged. 


During the early part of the sitting the chair was occupied 
by Mr. John Young, the manager of the Glasgow tramway 
system. In his remarks, Mr. Young mentioned that 
be thoroughly appreciated the unexpected honour done him. 
He had another meeting to attend later in the morning, but 
in common with every other tramway manager, he welcomed. 
the Congress to London, and trusted the meetings would 
prove helpful toall. He had the pleasure of attending the 
last Congress at Paris iii 1900, and he had derived great 
help from a perusal of the papers then read. He was glad 
that we bad now an opportunity of reciprocating the many 
acts of courtesy we had received from our Continental 
friends, and he again wished the Union every success. 

The first paper was read by M. Poetz, the chief engineer of 
the Hamburg Tramways Company, on ** Brakes," The paper 


was mainly an analysis of replies received from a number of 


tramway companies, members of the Union, to whom a 
list of questions had been sent. It, therefore, dealt 
exclusively with Continental practice, and it should be con- 
sidered in conjunction with the paper on the same subject read 
by Mr. C. J. Spencer the following day before the Association 
of Municipal Tramway Managers. The writer stated that 
replies had been received from 20 companies, but that in 
many cases the information was of such a general character 
that it was difficult to base any definite conclusions upon 
it. All the companies employ electric traction in whole, or 
in part, and all have the ordinary hand brake, the electric 
cars in addition having some class of electrical brake 
either of the emergency or counter-current type, or the 
electro-rheostatic design. | 

Eight of the companies find that the hand brake is suffi- 
cient for ordinary working; three others use it as their 
standard on certain routes, in all cases an electric brake 
being held in reserve for use in emergencies. On the 
remaining lines some form of electric or pneumatic brake 
was used in ordinary working, in conjunction with the 
standard hand brakes. 

Dealing with compressed air brakes, the Standard“ type 
is used in Berlin, Liege, Leipsic, Munich and Nuremberg, 
either on all or some of the cars; the Westinghouse brake 
is employed on all lines in Brussels having steep grades, and 
the Carpenter brake is used at Hanover. The practice with 
regard to brakes on trailer cars differs to practically the same 
extent. Many companies rely entirely upon hand brakes, 


but where compressed air brakes are in use, the same prin- 


ciple is usually applied to the trailer care. The paper next 
deals with the regulations regarding brakes drawn up by 
the authorities in different cities. It appears that while it 
is the rule to ask for efficient brakes, the companies are 
usually free to adopt whatever system they like, subject to 
the approval of the authority. 

Then follow the views of five tramway companies who 
use the hand brake, the general opinion being that it is 
suitable for lines with few gradients ; it is simple and sure 
in action, completely under the control of the driver, but 
the working expenses due to wear and tear are heavy. 

Seven companies express their opinions on the need 
of both electric and hand brakes. While admitting the 


efficiency and rapid action of the electric brake, it is stated 
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that the effects of its constant use on the motors are detri- 
mental, especially in the direction of heating the armature 
windings, Other seven companies give their experience with 
compressed air brakes, These are certainly satisfactory and 
effective, but their cost is high, the space taken up is impor- 
tant, and the working expenses are, in some cases, consider- 
able. Several companies complain of their tendency to freeze 
in very cold weather, thus disabling the car at possible busy 
seasons. A number of companies have special systems for 
training their drivers in the proper use of the brakes at their 
disposal, and this plan has, in many cases in the United 
States, been found to be very effective in reducing working 
expenses. | | 

The writer then specifies what, in his opinion, are the 
requirements a good brake should fulfil, and goes on to 
examine how far the nsual t in use comply with them. 
The constant use of the hand brake tires the driver, and thus 
introdpmeg a possible element of danger, and in times of 
snow it may become blocked and of little use; otherwise 
for light cars used on fairly level roads with moderate speeds 
it is effective and cheap... 

Electric brakes are prompé in action, and require little ex- 
penditure of power on the part of the driver, but there is a 
tendency for the wheels to skid if they are too suddenly 
applied. The experience of the Hamburg Company is that 


eir use does not entail any great increase in the east of ^ 


motor repairs and maintenance. 

Some particulars are then given as to American teste made 
with various types of brakes, the different makers being classed 
in order of merit. The general conclusion is that as re- 
gards certainty of action and general efficiency there is little 
to choose between the compressed air and electro-magnetic 
brakes, but that further information is necessary to enable 
any very definite conclusions to be drawn on the matter, 

he writer supplemented his paper by the following 
figures relating to some recent бет of ns :—W hen 
паши a certain type of car at а в of 14 kilometres an 
hour, the Helios 3 brake brought the car to a 
standstill in 15°5 metres. With four other types of brakes 
the distance was 9 metres. When running at a speed of 
20 kilometres an hour the Helios brake stopped the car in 
à distance of 21 metres, the Siemens & Halske electric 
brake in 18 metres, the Schuckert electro- magnetic brake in 
15 metres, the Standard " air brake in 16 metres, and 
е “ Carpenter air brake in 16:7 metres. 

At 25 kilometres an hour the results were :—Helios brake 
27:2 metres, Siemens & Halske 17:8 metres, Schuckert 24:5 
metres, Standard air brake 28:6 metres, and Car- 
penter” 24°2 metres, Finally, at 32 kilometres an hour, 
the figures were :—Helios brake 43:4 metres, Siemens and 
Halske 27:2 metres, Schuckert 43 metres, Standard” 
38°8 metres, and Carpenter 35°8 metres, 

M. Thonet, of Paris, practically agreed with the con- 
clusions arrived at by the writer of the paper. The results at 
Marseilles proved that the first cost of the air brake if 
applied to a motor car and trailer was more than three times 
that of the electric, being 2,000 francs for the air, as 
against 600 for the electric. He had conducted a series of 
trials with one of the latest types of air brakes, an electric 
brake of a type made by the General Electric Company of 
America, and also an improved type of electric brake manu- 
factured by the French Thomson-Houston Company. Tested 
at a speed of 20 kilometres per hour, the distances in which 
the car could be brought to rest were :— 


For one car ..14 metres with air brake. 


" pié 2.125 „ „ American electric brake. 
Т TR . 1186 „+ „ French 10 n 
For one car and one trailer 181  ,, , air brake. 
» 10 156 „ „ American electric brake. 
n ” 117 » » French » » 
For 1 car and 2 trailers 207 „ „air brake. 
" n 194 „ » American electric brake, 
T js 147 , » French i " 


He mentioned these to show that in the types of electric 
brakes at present in use there was a possibility of consider- 
able improvement, and he thought that in the future the 
electric brake would prove itself superior to the air brake. 

Herr Koehler, the managing director of the Berlin Tram- 
ways Company, was decidedly of opinion that the air brake 
Was superior to the electric brake. His company were dis- 
carding the electro-magnetic brake in favour of the air 


brake, on account of its greater security and reliability. He 
looked upon this feature as most important, and he found, too, 
that it was an advantage for the driver always to be able to 
tell that his brake was ready for use by simply looking at a 
gauge. He had found the electric brake necessitated a con- 
siderable expense for cleaning, while its action was not 80 
smooth and regular as with the air brake. Further, he 
could not accept the statement that the electric brake only 
caused an increase of 5? C. in the temperature of the motor. 
He could not agree with the figures as to relative cost given 
by the writer of the paper: he found that for a car alone 
the figures were—electric 625 marks, air 1,000 marks, and 
for a trailer car, electric 425 marks, air 200 marks, 
making the relative costs for one car and one trailer, electric 
1,050 marks, air 1,200 marks. He found that the relative 
cost of repairs over a given period was—electric 170 marks, air 
127 marks, On these grounds, he himself preferred the air 
brake, but he thought, with the author, that more informa- 
tion on the subject was needed before the Congress came to 
any decision on the matter. He suggested that further 
inquiries be made, and the subject brought forward again 
at the next Con | 

In reply to Herr Koehler, M. Poetz stated that the electric 
brake in use in Berlin was a comparatively old design, and 
that during the past few years considerable improvements had: 
been made. The form they had in use at Hamburg waa, in: 
several respecta, superior to the brake tried at Berlin, which 
was more expensive as to cost and maintenance. This 
aceoanted for the difference in their relative costs. 

M. Peiser pointed out how important it was to be able to 
stop the car completely and quickly in case of accident to: 
the overhead conductor. He also would like to know 
whether any figures were available as to the actual power 
used in bringing a car te rest. Could any information be 
given as to the pointe of difference in the Hamburg and 
Berlin electric brakes ? 

M. d'Hoop emphasised the need which existed for a brake 
which should act with certainty in the event of a trailer car 
becoming disconnected from the motor car while ascending an 
incline. 

M. Poetz admitted that neither the electric brake, as used 
at Hamburg, nor the air brake would satisfy this condition. 
It was, however, 80 remote & contingency that he attached 
little importance to it. 

Herr:von Lieber, speaking as the representative of the 
Austrian Government, stated that in Vienna a number of 
different types of brakes, both electric and pneumatic, 
including the form used in Berlin, had been tried. His 
experience differed from that of Herr Koehler, and he con- 
sidered the electric brake superior to the air brake. The form 
of electric brake finally adopted in Vienna differed from that 
discarded at Berlin. 

It was finally decided to further discuss the question at 


` the next Congress. 


(To be continued.) 
ET — 


E. E. R. E. (V.) AT PORTSMOUTH. 


(By ONE OF THEM.) 


A DETACHMENT of about 70 men of the Electrical Engineers 
(Vols.) has just undergone the annual training at Fort 
Blockhouse, Gosport, near Portsmouth, with Major Erskine 
in command. The recruits who went down on July зга 
were joined by the efficients on the 5th, the former being 
quartered in the fort and the latter under canvas. 

Saturday and Sunday were passed quietly, no work being 
done on either day. The company attended Divine worship 
at Haslar Church on Sunday morning. On Monday 
morning the real work commenced, the detachment being 
divided up into sections and sent to various fortified places 
round the mouth of Portsmouth Harbour, including Haslar, 
Fort Monkton, Southsea Esplanade, Southsea Castle and 
Spit Bank Fort. At these places the sections were further 
divided into parties for running the oil engines and search- 
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‘lights, practice runs being held on both Monday and Tuesday 
mornings and evenings, 

On Wednesday morning another practice waa gone through 
till about 12 o'clock, but the remainder of the day was given 
up to recreation. In the afternoon the Electrical Eugi- 
neers engaged in a cricket match with the Royal Engineers 
who played six officers, A very close game resulted in the 
8 5 Et the Electricians by three runs, the scores being 58 
zan Я 

Another party was shooting against the R.E., but this 
match had to be abandoned owing toa heavy rainstorm. 

In the evening а successful impromptu smoking concert 
was held, which was attended by a considerable number of 
the Regulars quartered at the fort. On Thursday two more 
runs were gone through to thoroughly prepare the men for 
Friday night, when a number of vessels were to attempt to 
get into the harbour. Not much was done on Friday till 
the evening, with the exception of a general clean up of the 
engines and lamps. 

For the night-run the men were taken over to their 
respective stations at 7.30, and had all the lights going at 
‘9 o'clock. 

The first boats attempted to get through at about 11 
o'clock, but were immediately detected and saluted with 
volleys from the nearest guns. The night was by no means 
favourable to the attacking party, as it was very fine and 
-starlight, but it seems highly probable that any attempt to 
get into the harbour, save perhaps under cover of a thick 
fog, would meet with failure, so excellently are the lights 
arranged to cover the various channels by which горна ів 
possible. Every vessel coming іп was picked up by the first 
light, and passed on to the next, and so on, so that each was 
in view for perhaps a couple of miles, Therun was finished 
at about 3 o'clock on Saturday morning, when daybreak 
rendered the searchlighte of no further use. The men were 
‘then taken back to Fort Blockhouse, where they obtained a 
‘little rest. | 

The whole detachment was inspected at 9 o'clock, the 
men appearing very little fatigued by their night's work. 

The South African medal was presented to Lieut. Colson 
and C.S.M. Graham by the inspecting officer, who addressed 
a few words of congratulation to the recipienta. 

The company left Gosport at 11.30, and arrived in town 

at 2.30, having completed a very satisfactory week's work. 

The thanks of the detachment are due to Sergt.-Major 
Ruse, R.E., for the able way in which he conducted the 
arrangements necessary for the comfort of the men. 


THE PROGRESS OF ELECTRIC SPACE 
TELEGRAPHY.* 


By G. MARCONI. 


(Concluded from page 88.) 


I mave had occasion to notice that the signals audible in the 
telephone are weakest when the poles of the rotating magnet have 
just passed the core and are increasing their distance from it, 
whilst they are strongest when the magnet’s poles are approaching 
the core. 

Good results have also been obtained by keeping the magnet 
fixed, and using an endless iron rope or core of thin wires revolving 
.on pulleys (worked by clockwork), which ‘cause the iron to travel 
through the copper wire windings in proximity to preferably two 

' borse-8hoe magnets with their poles close to the windings, care being 
taken that their poles of the same sign are adjacent. 

This detector has been successfully employed for some time in 
the reception of wireless telegraphic messages between Bt. Cathe- 
rine's Point, Isle of Wight, and the North Haven, Poole, over a 
distance of 30 miles, also between Poldbu, in Cornwall, and Poole, 
in Dorset, over a distance of 152 miles, of which 109 are over sea 

and 43 over high land. 

It would, no doubt, be possible to obtain signals by causing the 
jron core to act directly on & telephone diaphragm, and in this case 
the secondary winding could be omitted. 

This detector, as I have already stated, appears to be more 
sensitive and reliable than a coherer, nor does it require any of the 

adjustments or precautions which are necessary for the good working 


* Discourse delivered at the Royal Institution, London, on 


Friday, June 13th, for a copy of which we are indebted to Marconi's 
-Wireless Telegraph Company, Limited. 
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of the latter. It possesses a uniform and constant resistance, and as 
it will work with a much lower E. M. F., the secondaries of the tuning 
transformerscan be made to possess much less inductance, their period 
of oscillation being by a condenser in circuit with them, 
which condenser may be much larger—in consequence of the smaller 
inductance of the cirouit—than those used for the same period of 
oscillation.in a coherer circuit, with the result that the receiving 
circuits can be tuned much more accurately to a particular radiator 


of wy geri electric waves. | 

Asa a coherer in circuit with a relay working a bell can 
always be used, and if it is found possible to make the magnetit 
detector record on a registering instrument (as to the possibility 
of which the results of recent tests have left little doubt in m 
mind), it may be found possible to receive wireless telegraph 
messages at а speed of several hundred words a minute. At 
present, by means of this detector, it is possible to read about 
30 words per minute. Ай АК 

The considerations which led me to the construction of the above- 
described detector are the following :— : | 

It isa well-known fact that, after any change has taken place in 
the magneti- force acting on a piece of iron, some time elapses 
before the corresponding change in the magnetic etate of the iron is 
complete. If the applied magnetic force he caused to effect a 


cyclic variation, the corresponding induced magnetic variation in 


the iron will lay behind the changes in the applied force. To this 
tendency to lag behind, Prof. Ewing has given the name of magnetic 
hysteresis. 

It has been shown also by Profs. Gerosa, Finsi and others, that 
the effect of alternating currents or high frequency electrical 
oscillations acting upon iron is to reduce considerably the effecta of 
magnetic hysteresis causing the metal to respond readily to any 
influence which may tend to alter its magnetic condition. - d 

The effect of electrical oscillations probably is to bring about а 
momentary release of the molecules of iron from the constraint in 
which they are ordinarily held, diminishing their retentivenees, 
and consequently decreasing the lag in the magnetic variation 
taking place in the iron. 

I, therefore, anticipated that the group of electrical waves emitted 
by each spark of a Hertzian radiator would, if caused to act 
а piece of iron which is being subjected at the same time to a slow] 
varying magnetic force, produce sudden variations in ite magnetic 
hysteresis, which would cause others of a sudden or jerky nature 
in ita magnetic condition. In other words the magnetisation of th 
iron, instead of slowly following the variations of the magnetic 
force applied, gives & sort of jump each time it is affected by the 
electric waves emitted by each spark of the radiator. 

These jerks in the magnetic condition of the iron would, I 
thought, cause induced currents in a ooil of wire, of 
sufficient to allow the signals transmitted to be detected intelli- 
gibly on a telephone, or perhaps even read on a mirror galvano- 
meter. The results obtained go to confirm my belief that this 
detector can be advantageously substituted for the coherer for the 
purposes of long distance space telegraphy. 

During the last few years the developmente in the practical 
applications of my system have been exceedingly тар. Тїшө 
does not allow me to give you an account of the many cases in which 
it has proved ite usefulness, but it may be sufficient if I mention 
that Lloyds have adopted the system exclusively for use at their 
stations at home and abroad for a period of 14 years, and that no 
less than 17 liners plying across the Atlantic carry permanent 
installations. In more than one case recorded in the daily papers 
the system has been of servicé to vessele iu distress, especially in 
the English Channel. 1 22 

No less than 40 land stations (most of which are controlled by 
the Corporation of Lloyds) are being equipped with the system in 
Great Britain and Europe, and over 40 vessels in H.M. Navy cury 
installations. 

The adoption of my system in the Royal Navy has brought about 
a certain slight change of appearance in the rig of the ships. Some 
naval officers believe that this change improves the ships’ appear- 
ance; others think the contrary. a 

The Italian Admiralty, after experimenting for some time with 
the self-decohering coherers to which I have referred before, have 
informed me officially by a letter dated May 24th last, of its деді- 
sion to equip their war vessels with the same apparatus as has been 
successfully employed on the trans-Atlantic liners. 

On these liners commercial use is made of the system for the 
convenience of passengers, and as an illustration of its commercial 
workableness, I might mention that lately the Campania and 
Lucania, of the Cunard Line, have been collecting as much as 
£60 each trip in receipts derived from passengers’ wireless 
messages. | . 

Nearly two years ago the facility with which communication was 
possible over distances of nearly 200 miles, and the improvements 
introduced in syntonic methods, together with the ascertained fact 
of the non-interference of the curvature of the earth, led me to 
decide to recommend the construction of a large power station in 


Cornwall, and another at Cape Cod, Mass., U.S.A., in order to test 


whether, by the employment of much greater power, it might not 
be possible to transmit messages across the Atlantic, and establish а 
trans-oceanic commercial communication which the monopoly of the 
Postmaster-General will not apparently permit between two stations 
if both are situated in Great Britain. . 

An unfortunate accident to the maste at Cape Cod seemed likely 
to postpone the experiments for several months, when I came to 
the conclusion that whilst the necessary repairs there were being 
carried out, I would use a purely temporary installation in New- 
foundland for the purpose of a trans-Atlantic experiment, from 
which I ht at any rate be able to judge bow far the arrange 
ments in Cornwall had been conducted on right lines. Before 
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describing the resulta, it may be useful if Т give a brief description 
of the nature of the apparatus used at the travemitting and 
receiving ‘tations. 

The tranamitter at Poldhn waa similar in principle to the ayntonic 
one I have already described, but the elevated conductor at the 
tranmmitting stat ien waa much larger, ard the potential to which 
it waa charged very much in excess of any that bad previously been 
employed, the amount of energy fo be need in this tranemit'ing 
station having been approximately determined by me prior to its 
erection. 

The transmitting elevated conductór consisted of 50 almost 
vertical naked copper wires suspended at the top by a horizontal 
wire atretched between two poles, each 48 metres high. and placed 
60 metres apart. There wires were separated from each other hv a 

of abont. 1 metre at the top, and after converging together, 
were all connected to the transmitting instruments at the bottom. 
The potential to which these conductora were charg d during trans- 
mission was sufficient to cause aparking between the top of the said 
wires and an earthed conductor across a space of 30 centimetres of 
air. 

The general engineering arrangements of the electric power 
station erected at Poldhu for the execution of these plans, and for 
creating the electric waves of the frequency which T desir: d to nee, 
were made by Dr. J. A. Fleming. F. R. A, who aleo devised marv of 
the details of the appliances for producing and controlling the 
electric oscillationa These, together with devicer introduced by 
me and mv special system of syntonisation of inductive circuits, 
have provided ап electric wave generating plant more powerful 
than any hitherto constructed. Mr. R. N. Vyvyan and Mr. W. 8. 
Entwistle have also greatly assisted me in the experimenta carried 
out with the very high tension electrical apparatus emploved. 

The first experiments were carried out in Newfoundland last 
December, and every assistance and encouragement was given me 
by the Newfoundland Government. Asit was impossible at that 
time of the year to set. up a permanent installation with poles. I 
carried ont experiments with receivers joined to a vertical wire 
about 400 ft. Jong elevated by a kite. This gave a very great deal 
of trouble, яв, in consequence of the variations of the wind, con- 
stant variations in the electrical capacity of the wire were caused 
Mv assistante in Cornwall bad received instructions to send a suc- 
cession of “S's,” followed by a short message at a certain pre- 
arranged speed, every ten minutes, alternating with five minutes’ 
rest during certain hours every day. 

Owing to the constant variations in the capacity of the aerial 
wire, it was soon found out that an ordinary syntonic receiver was 
not snitable, although a number of donbtful signals were at one 
time recorded. T therefore tried various microphonic self-restoring 
coberers placed in the secondary circuit of a transformer, the 
signals being read on a telephone. With several of these coherers 
signals were distinctly and accurately received, and onlv at the 
pre-arranged times, in many cases а succession of “S’s” being 
heard distinctly, although, probably in consequence of the weakness 
of the signals and the unreliability of the detector, ro actual 
message could be deciphered. i 

The coberers which gave the eignala were :—One containing loose 
carbon filings; another, designed by myself. containing a mixture 
of carbon dust and cobalt filings; and, thirdly, tbe "Italian Navy 
Coherer,” containing a globule of mercury between two plugs. For 
the gnod results obtained I was very much indebted to two of my 
assistants, Mr G. 8. Kemp and Mr. P. W. Paget, who gave me very 
efficient aid dvring the tests, which the extremely severe weather 
prevailing in December in Newfoundland made exceedingly difficult 
to carry out. | 

The result of these tests was sufficient to convince myself япа 
my assistants that, with permanent stations at both sides of the 
Atlantic and by the employment of a little more power, messages 
could be sent scross the ocean with the eame facility as across much 
shorter distanoes. 

The experiments сопа not be continued or extended in conse- 

quence of the action which the Cable Company which claims all 
telegraphic rights in Newfoundland saw fit to take at the time. 
Having received a most generous invitation from tbe Government 
of the Dominion of Canada to continue my operations in the 
Dominion, it was thought undesirable to continue the experimen ts 
in Newfoundland, where I should have probably been landed into 
litigation with the Telegraph Company. 
BT am glad to гау that the Canadian Government, on the initiative 
of Sir Wilfred Laurier and Mr. Fielding, bas shown itself most 
enterprising in the matter, and not only encouraged the erection of 
8 large station in Nova Scotia, but actually granted a subsidy of 
£16,000 towards the erection of this trans-Atlantic station, the 
object of which ів to communicate with England from the coast of 
Nova Scotia. It is anticipated that the Caradian «tation will be 
ready for further tests very shortly. Another station for the same 
purpose is being erected on the U S. coast. 

Towards the end of Febrnary of this year I thought it desirable to 
test how far the messages transmitted by the powerful station at 
Poldhu could be detected on board a ship. The ship selected was 
the Philadelphia, of the American line. The receiving wrial con- 
ductor was fixed to the mast, the top of which was about 60 metres 
above sea level. 

Ав ће elevated conductor was fixed, and not floating about with a 

fe, as in the case of the Newfoundland experiments, very good 
resulta were obtained on an ordinary &yntonic receiver similar to 
those I have already described, and the signals were all recorded on 
tape by the ordinary Morse recorder. 

B Readable messages on tape were received up toa distance of 1. 51 
miles from Cornwall, and indications were received as far as 2,099 
miles. Most of the messages were received in the presence of tlic 
captain or the chief officer of the ship, who were good enough to sign 
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tbe tapes. I have some of these tapes here, in a frame, and they can 
be examined at the conclusion of mv discourse. 

It is curious to observe that signals could not be тесе. 21 at over 
900 miles by any of the self-restoring coherers, The reason for this 
lies probably in the fact that the tuned receiver, when con: ecte1 to 
a fixed wrial, is more efficient. 

Another result of considerable ecientific interest was that at 
distances of over 700 miles the signals transmitted daring the dav 
failed entirely, while those sent at night remained, ag I have stated, 
quite strong up to 1,551 miles, and were even decipherable up to a 
distance of 2,099 miles. 

This result, which I had the honour of describing before the 
Royal Society vesterday, may be due to the diselectrifica- 
tion of the verv highly charged transmitting elevated conductor 
operated by the influence of daylight. 

I regret time does not permit me to give you the views which have 
been etpressed with reference to this phenomenon. I do not 
think, however that the effect. of davlight will be to confine the 
workingoftrans- Atlantic wirelesstelegraphy to the hours of darknesa, 
аз sufficient sending energy can be used during day time at the 
tranamitting station fo make up for the loss of range of the signals, 
and therefore this business of communicating across the Atlantic 
will not be one of those works of darkness with which some people 
connected with cable companies wonld seem disposed to class it. 
It is, however, probahie, that had I known of this effect of light at 
the fime of the Newfoundland experimenta, and had tried 
receiving at night time, the results would have been much better 
than those that were obtained. 

The day is rapidly approaching when ships will be able to be in 
touch and communication with the shore across all oceans, and the 
quiet. and isolation from the outside world which it is still possible 
to enjoy on board ship will, I fear, soon be things of the past. 

However great may be the importance of wireless telegraphy to 
ships and shipping, T believe it will be of even greater importance 
to the world if found workable ard applicable over such great die- 
tances as those which divide Great Britain from her colonies and 
from America. 

A: y of those who have lived in the c^lonies will easily appreciate 
what a hardship it is to have to wait, perhaps, four or tive weeks 
before receiving an answer to a letter sent home. The cable rates 
are st present prohibitive to a vast majority of people. May it 
not, perhaps, be for wireless telegraphy to supply the want? 

I apologise for having kept you so long, but I cannot help readirg 
you, iu conclusion, a short. extract from A leading article in the 
London 7'imes of Saturday, December 21st, 1901, publisbed, z. e., at 
the time of the Newfoundland experiments. And I do so because 
it expresses in language of admirable clearness the sentiments with 
which I myself regard this subject: — 

“Tt would probably be ditlicult to exaggerate the good effect of 
wireless telegraphy if, as Mr. Marconi and Mr. Edison evidently 
believe, and as the Anglo-American Company evidently fear, it can 
at no distant time be developed into a commercial suecess 

“The expense of telegraphy to distant countries is at present pro- 
hibitory to vast numbers of people ; and even those who use it do во 
only in respect of matters of great urgency, orin which large money 
interests are at stake. 

“The reason of the high charges must be sought, of course, in tne 
enormous costliness of the plant, both in its cricinal construction 
and in its maintenance and repair. А system of wrial telegraphy 
which would not require an expensive plant, and through which, 
therefore, messages might be sent at moderate rates, would soon 
become a pote't agent in cementing those ties between Ота 
Britain ard ‘he Colonies which other recent events have done во 
much to strenythen and even to create. А system of comparatively 
cheap telegraphs would do for the British Empire very much what 
was done by the penny post for the United Kingdom. 

The pathetic stery of Rowland Hill, whose efforts to establish 
cheap postage origitated in the sympathy he felt for a poor girl in 
a Cumberland village, who was unable to pay the sum demanded for 
а le tei from her brother in a distant county, relates an event which 
in principle may be repeated to-day in many parts of the world. 

"A cheap t legraph service would unite families, however 
scattered, would kcep the dispersed members in close and constant 
touch with the old home, and would cement friendships bet ween our 
own people nd the Colonial natiors, besides forging another link 
it tte ties wbich bina this country to the United States.” 
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NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


NEW PATENT B, 1902 


Compiled expressly for this Journal by W. P. Тномрвом & Co., Ele. . tae ut 
Agents, 822, High Holborn, London W. C., aud at Liverpoor, e shom all 
inquiries should be addressed. 


11.71. Improved regulator for electrie instruments.“ W. "Duossox (BARON 
KI. IS). June 2th. ; 

11.179. „ Improvements in shade or globe holders for incandescent electric 
lamps.“ A. A. Сект. June 30th. 


11.10. improvements in eleetncal recording instruments of the piavimum 
demand meter type.’ I. III Shi. June зош. 

11.207, e Improvements in controlling devices for electric metor. J S. 
Heth кр. June th. 

114,523. '*improveuients relating te electric ignition devices for motor eveles 
and other services," ALB. MaarikEL p and C. R. G. leb, unc goh. 


128 


THE ELECTRICAL REVIEW 


(Vol. 51. No. 1,286, JULY 18, 1908. 


‚14,541. ‘Improvements in and relating to electrical measuring instruments." 
E. WESTON. | June 30th. (Complete.) 
14,572. "Improved lightning conductor for electric: installations.“ SIMENS 


BROTHERS & Co, Tap, (Siemens & Halske Aktein Gesellschaft, Germany.) 
June 30th. (Complete. 


14,573. “Improvements in switches for electrical glow lamps." THE 
Fipison & Swan UNTED SLECITRIC LIGHT Company, DIMITED, J. SEE and 
H. D. Gover. June goth. (Complete.) 


14,005, ~ Improvements in starting switches for clect»ic lifts.“ Easton AND 
Company, Limiren, P. Тнотхох Uswis and J. Bao NSA. June 20th. 


14,6012. "Improvements in incandescent electric lighting." I. H. HEGNER. 
June 80th. 


14,667. ‘* Improvements in electricity meters.“ Е. ScHatrnen. July Ist. 


14,670.“ An improved method of operating the points of electric tramways 
and the like." H. WAI. E. July lst. 


14,076. “Improvements relating to electric railways.” W. M. 
July lst. (Complete. 


14,716. “Improvements in automatic electric leck and block signalling.” 
T.H. Јохкв. July Ist. 

14,761. “Improved tumbler switch for electric Прп g.” 
and ELECTRICAL PRODUCTIONS, liMiTED.. July 2nd. 


14,767. “Improvements in or relating to electric lamps and switcbes there- 
for.” E. R. Ginn. July 2nd. 


14,768. Improvements in or relating to portable electric lighte." E. R. 
Git. July 2nd. 


14,77. Apparatus for controlling frem a distance clectio motors serving 
to actuate ships’ rudders, sluice gates, swing bridtes ard the ike." 
Bros. & Co., LTD. 
And. (Complete.) 


14,774.  '* Electrical apparatus for working reciprecating tools,” 
Sons & Maxim, LTD., А. D. Witrniamson and С.Т. Surren. July 2nd. 


14,775. “ Ап improvement in the construction of laminated armatures and 


the like for venti'ation therefor.” Vickers, Sons & Maxim, Lip, and A. D. 
WILLIAMSON. July 2nd. 


14,81. “Improvements in process and apparatus for subjecting gases to 
high tension electrical discharges." B. J. B. Миз. The Atmospheric 
Products Company, United States.) July 2nd. (Complete) 

14,788. “Improvements in automatic switches for telephones.” E. W. 
SCHNEIDER. July 2nd. (Complete) 


14,700. "Improvements relating to arn ature windings for electric motors or 
dvnamos," THe Jouxsos-LUspbELL Микстин Traction Company, Lib. (К, 
Lundell, United States.) July2ud. (Complete i 


14,809, An improved electrical high tension switch." T. HrNwoor, 
July 3rd. 


14829. “Improvements in @etectors of electric currents induced in systems 
of space telegraphy." E. WII, SON. July 3rd. 


14,836. “Improvements in the field magnet core- of dynamo-clectric spp a- 
ratus," K. Kishi. July 3rd. 


14,551. "Improvements in or relating to electric vebicles." L. LouNsEn ard 
F. Porscue. July Brd. 


14,869. “Improvements relating to electric are lamps." H. H. Lart. 
(H.Cuénod, Switzerland.) July 3rd. 

14,878. "Inprovements in the construction of electric lamps." J. H 
Hroner. July 3rd. 

1. WI. “Improvements in electric distribution systems.” H. H. 
(General Electric Company, Uniten States.) July 4th. 


14.887, “An electric battery," J. C. Boorn. July dth. 


14,897. "An improvement in ‘frogs’ or points for overheed wire systen в of 
electric traction." W. Harris, H. BRECKNELL, E. M. Munro and H. I. Rook ts. 
July 4th. 


14,899. “Improven.ents in connection with the safety fuses for electric 
circuit." E. SeuaArrN EN. July 4th. 


14,901. “Improvements in or connected with the brakes of ek сігіс and 
similar tramcars and vehicles.” G. Атнкнтох. July fth. 


14,947. “Improvements in or relating to electric systems.” C. F. Batpny. 
(Date applied for under Patent At. 1901, December l4tb, 1901, being date ol 
applicaticn in France.) July 4th. (Comp lete.) 


14,971. ** Improveme! ts in autcmatic telep hone exthange apparacus.” M 
Marcowskl and €. Gorick. July 4th. 


15,020. "Improvements in and relating to life-zuards for tramcsr and other 
electrica ly-propelled vehicles." W. Sima. July oth. 


15,038. “Improvements in ecnnection with electric вте lamps.“ THE 
British THomson-Houston Company, DIMITED, A. J. IRELAND and F. 
SAMUELSON. July 5th. 


15,039. “Improvements in method and means for connecting multiphase 
electric circuits." THE British Thomson- Houston Company, LIMITED, (W. 8. 
Moody, United States.) July 5th. 


Brown. 


J. D. F. ANDREWS 


Rik MENS 
(Siemens & Halske Aktien-Geseilschaft, Germany.) July 
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ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Bpecificationa may be obtained of Messrs. W. P.Thompr:s 


and Co., 829, High Holborn, W. C., and at Liverpool, price, post free, 96. 
in stamps). 
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6,234. ‘Improvements ia electrio rall bonds." С. F. de Redon. Dated May 3rd, 
1900. Rail bonds are held in contact with the rails by spring pressure instead 
of being screwed or rivetted. The contact faces of the! ond are pressed against 
the rail webs by a staple, and spring held by one of the fish-bolts. Asott metal 
plate surrounds and protects the contacts f om moisture, х6. A similar bond 
and protector may be applied under the flanre. 1 claim. 


8,239. “An improvemert im electricity meters constructed on tho Forrasis 
principle.” Siemens end Helske. Dated May 3rd, 1000 Relates to energy nrd 
quantity meters. An induction motor meter, having a co ductor travelling 
between lamented iron cores, wound with coils conveying alternaurg currents 
in different phases, and with closed maegne'ic circuits, has one cr two recesses 
formed in the inner cylindrical core, which may be adjusted by «n arm engaging 
screws to place the recesses near opposite у oles of the core. Frictional and other 
errors may thus be compensated ior without affecting the fields of one pair of 
poles. The recesres may be sounded, as shown, or flat, or rectangular, or 
eccentric slots; or sound holes may be made near the edge of the core. The 
ecils on one pair of poles may carry the main or & proportiona) current: those 
on the poles may carry the same. or current due to в pressure factor. 1 claim. 


8.241. “Improvements in electricity meters." M. Kalimann. Dated May 3rd, 
1900. Current, energy, and quantity meters, testing—-An apparatus is con- 
structed for measuring the times which an electric current is sop: lied between 
particular limita of stre! gth, but may be modified for other purposes. The 
current is passed through a solenoid acting ona core and a balanced beam, 
which may hold a roller against one of tour shdiry plates connected by levers 
to vertic | reds, so as to depress the corresponding rod against Spring pressure. 
Each rod carries a year wheel which, when depres ed, connects one of four 
wheels ona shaft driven by a clock, with one of four adjacent wLeels, each of 
which is geared to а +eparate indicating pointer I., II., III., IV. These may 
respectively indicate the time during which the current strength is from 10 to 
80, 80 to 50, 50 to 70, or over 70 per cent. of the maximum intended to be 
supplied. In modifications the core may be replaced by a pressure coil, 50 that 


the apparatus indicates power instead of currents. The core and eolenoid may 
be replaced by electro-magnetic relays, or by a voltmeter or insulation in dicator 
when the apparatus is used for pressure or insulation testing. The driving 


clock may be replaced by a meter mete r, во that the dials indicate quantity or 
energy supplied at different rates. 4 claims. . 


8,289. “Improvements in or in connection with insulated electric cables or сов. 
ductors and the manufacture thereof." G. E. Heyl-Dia. Dated May ith, 1900. Two 
or more insulated or bare conductors are covered with india-rubber or other 
tiinilar material by passing the conductors and two strips of the insulating 
material between grooved rollers. The tlanges of the grooves are arranged 10 
unite, but net sever, the strips of insulating material except the outei^e edges. 
The insulated conductors may afterwards be separated as desired by knives 
and external coverings applied. Cutting edges on the rollers may alo be 


arranged to divide the cables into twin or other multiple form during covering. 
2 claims. 


8,290. "Improvements in or relating to insalatod elect io cables or conductors 
and the manufacture thereof." G. E. Heyi-Dia. Dsted May ith, 1900. Mol, iple 
conductors, such as described in Specification No. 8290, A. P. 1900, are separated 
and recovered between rollers, а spacing piece being arranged between the 
conductors. Theupper roller may have aridge by which a depression is formed 
to facilitate the use of nails, &c., in securing the cable in position. 2 claims. 


8,299. ‘improvements relating to two liquid primary batteries and 
the sams.” H. J. Dercum. Dated May ith, 1900. Rela es to two fluid batteries, 
and consists in the use of & mixture of a depolurising agent and an exciting 
agent in both compartments of the bat.cry, the exciting agent 
in the @epolarising department being chemically inactive, while the 
depolarising, agent in the compartment for the excitent is chemically inactive. 
When the battery is exhausted, the two liquids are mixed together and re- 
generated so as to serve again either as » n excitant or a depolariser. The 
invention is described in its application to a battery with zine ancdes and with 


chromic acid as the depolariser, and dilute sulphuric acid as the excitant. 
4 claims. 


8,300. ‘Improvements relating t» two liquid primary batterico and regenerating 
same." H. J. Dercum, J ated Мау 4th, 1900. Relates to two fluid batteries, an 


eonsists in the use of aliquid which is a mixture of a depolarizer and excitant, 
and is first used as a depolarizer until the depolarizing agent is reduced, and is 
then used as an excitant until the excitant is exhausted. The invention is 
described in its application to a bartery with zine arodes, and with chromic 
acid (or oxide), as the depolarizer and dilutes sulphuric acid as the excitant. 
This liquid, after being used successfully as в depolarizer and excitant is 


regenciated in the same way, and bythe same apparatus as are desoribed in 
Specification No, 8, 200, a.D. ТЮ. 7 claims. 


8.316. ‘Improvements in electric switches.” W. F. Jones. Dated May 5th, 
1900. Switebes for controlling motors, е. The contact arm is operated through 
an electro-magnetic clutch, which is released in case of over or under load. 
Reference is made to Specification No. 6,819, A.D. 18909. З claims. 


8,344. ''improvod double plug and socket for electrical connections.” F. Н. Mian. 
Dated May 6th, 1900. Relates to improvements in double } in plugs and sockets. 
6 claims. 


9,347. "improvements In or relating to the trolley head employed lu connection - 
with electrically propelled cars or vehicles.” J. Tayler aud A. Hudson Dated 
Muy 5th, 1900. Relates to electric railways and 'ramways with overhead con- 
ductore, The trolley wheel pivot is mounted in lugs on a plate which swivels 
on rol ers mounted in the base of the head. Other rollers on the plate bear 
under the cap, which is hinged and is secured by a bolt carrying one of the fir-t 
mentioned rollers A forked lug under the plate hes between springs on & 
curved guide attached to the base, so that the trolley is kept in line with the 
trolley wire. The head has a split socket clamped on the pole by a bolt, and 
the conductor passing down the pole is attached to the head by the connectin 
pe and bolt. The trolley wheel has a graphite bushing and a soft met 


searing for the wire secured by the hexagonal centre of the wheel, loose flange, 
and lock nut. 1 claim. 


8,361. “Improvements in apparatus for switching electric current on and off, 
especially suitable for lighting telephone switchboards.” F. GIH, R. Gilmour, 206 
P. Claxton. Dated May Sth, 1900. Relates to tbe electric lighting of switch- 
boards to the supply of current for calling purpo es when the work is not 
continuous, and to like purposes. 4 claims. 


8,398. “improvements in automatic telegraphic recetving Instruments for Morse 
characters." L. Cerebotani and C. Moradellt. Dated May "th, 1900. Relates to 
arrangements for single, multiplex and intermi tent transm:ssion from both 
ends by means of aj paratus similar to that de-cribed in Specifications No. 
20,389, A.D. 1599, and No. 7,082, A.D. 1900. 5 claims. 


8,438. “Procese for the production of elect-loally conductive luminating 
bodies." F. Dannest. Dated May 7th, 1900. Incandescent lamps. Homo- 


geneous conductive illuminating bodies are made by moulding and heating & 
plastic paste of sucrate of iime, or other chemical compound IE E carbon 
anda metallic oxide iu definite proportions when caibonised. concentrated 


solution of an inorganic metallic salt may be added to decrease the proportion 
of carbon in the product. 2 claims. 


8,434. “Improvements in the manufacture of electric Incandsscence bodies," 
F. Dannest. Dated May 7th, 1900. Incandescent lamps. Incandescence bodies 
are made of carbon with metallic oxides, in quantities gradually increasing 
towards the surface. By one method a filament, which may be previously 
carhonised, is boiled in different solutions of sugar and lime or metallic salts, 


with increasing proportions of metal, and baked in a muffle after treatment 
with each solution, 3 claims, 


8,465. “Improvements in or relating to electric metors. A. J. Boult. Dated 
May kth, 1900. Relates to electric moters with two armatures particularly 
adapted for use in propelling and steering motor road vebicles. A hollow field 
frame is provided with inwardly projecting poles at о] posite sides, and а central 
removable partition forming part of the magnetic ercnit, and also provided 
with a j air of poles. The armatures are mounted in bearings so as to rotate 
between the poles. They may be geared to two i: depe dent driving wheels of a 
motor road vehicle and provided with separate means for regulating their speed, 
so that, when turning corners they may be driven at different speeds. 4 claims. 


8,471 "'Improvements in electrical accumulators.” (. Renaud. Dated May 
kth, 1900. One of the eleetrodes, preferably the negative electrode, is made up 
of a lead trough. containing active material and serving also as the battery cell. 
In the active are placed at intervals perforated tubes of lead or of non- 
conducting material. Other openings not shown are also made in the active 
material to facilitate the cireulation of the electrolyte and the escape of gases. 
The positive electrodes, which are provided with insu ating feet, are placed in 
the tubes. The positive electrode may be a perforated tube filled with active 
material in which may be inserted & wire, or a serew, or it may be made up of 
lead discs threaded on a wire or rod. 2 claims. 


8,476. "Improvements In Induction electric motors." Н. М. Hobart, Dated May 
kth, 1900. Motors, alternating current. For purpose of giving an induction 
motor а suitat le starting torque, the property of conductors known 88 skin 
effect is utilised, the secondary winding of the motor being connected to 
resistances which are preterabiy made of wrougbt ircn. A three-phase secondary 
winding connected through slip rings and brushes with aret of three wrought-iron 
re- ist ces is described, Resistances of the kind specitied may be applied m 
other ways, or the conductors of the winding themselves may be во proportioned 
as tu produce the same efect. 1 claim. 


8,668. ‘improvements la electric aro lamps." J. Melzer. (Insterstate Electric 
Company.) Dated May 10th, 1900. Relates to electric arc lamps and is 
too long for the purposes of abr.dyment. 24 claims. 


8,871. Improved oonetruction of electric switch.” E. Sohulz. Dated May 10th, 
1900. Switches for lamps, holders, &c. The insulating base or block is made in 
two parts, reecssed to receive the switch mechanism. This consists of а square 
spindle of insulating materia) fitted with a metal contact stud, and а suitable 
handle or key. In the one recess is fitted the connecting piece for one lead and 
in the other, spring contact with which the stud engages. The leads are seoured 


+ 5 terminals by screws. One of the half blocks is formed with an extension. 
8 claims. 
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MORE MUNICIPAL TRADING. 


As time goes on and the conduct and methods of 
municipal traders come to be discussed in tbe Law 
Courts, the arguments of those who advocate the cause of 
private enterprise gather weight, if only because the 
tactics of their opponents, upon examination, are found 
wanting. To stand upon a strict legal right for the fur- 
therance of a lawful and laudable object is one thing ; but 
to obtain the grant of Parliamentary powers for the 
ostensible purpose of benefiting the public, and to use that 
power in furtherance of other objects, appears to be a 
method unworthy of any public or private body. 

The recent case of the Attorney-General and Ше 
Poole aud District Electric Traction Company, Limited, 
„. the Corporation of Bournemouth, which was reported 
in our issue of last week, affords an illustration of the 
results which sometimes follow upon the preferment of 
municipal over private enterprise. The facts of the case 
were shortly these. The defendant Corporation obtained a 
private Act on August 6th, 1900, which confirmed a pro- 
visional order conferring powers to construct a tramway 
between Christchurch and Bournemouth. Like all private 
tramway Bills, that under which the defendant Corporation 
obtained the above powers was subject to Nec. 18 of the 
Tramways Act, 1870, Sec. 18 of which provides that “if, 
within one year from the date of the provisional order, or 
within such shorter time as is prescribed in the same, the 
works are not substantially commenced . . . . the powers 
given by the provisional order to the promoters for construct- 
ing such tramway . . . . shall cease to be exercised except 
as to so much of the same as is then completed, unless the 
time be prolonged by the special direction of the Board of 
Trade." Inthe case under notice, no order for extension of 
time had been made. 

The plaintiff company were the promoters of a Pill which 
provided, infer alia, for the establishment of a tramway from 
Christchurch to Bournemouth. Whether by accident or design, 
this measure became law upon the very dav upon which 
the defendants' provisional order was confirmed by private 


Act; but it was provided in the plaintiffs’ Act that they 


should not commence to exercise the powers at once, and 
that their right to construct the tramway should cease 
altogether if the Corporation constructed their tramway 
within two years of the confirmation of the provisional 
order. The present action was brought by the plaintiffs to 
restrain the Corporation from constructing the tramway on 
the ground that the works had not been substantially com- 
menced within the time specified. 

The plaintiffs argued that inasmuch as nothing had been 
done to the ground, and no buildings had been erected, there 
had been по “ substantial commencement.” The defendants, 
on the other hand, prayed in aid the fact that they had 
entered into a binding contract with the British Thomson- 
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Houston Company for dynamos on April 18th, 1901, and 
another contract with the British Westinghouse Company on 
May 10th, 1901, for tramcars. They bad also commenced 
work upon plans for the buildings. The judge before whom 
the case was tried in the first instance came to the conclusion 
that the word “ works,” as used in the section, included 
not only physical works, but anything subservient to the 
carrying out of the undertaking. The Court of Appeal, 
however, refused to adopt this reasoning, and declared that 
the powers of the Corporation have ceased. 

Lord Justice Vanghan-Williams said :—* Tam sorry that 
I am obliged to deliver this judgment, and if I could see 
any way out of it, I should adopt it with satisfaction, as I 
cannot help seeing what the actual result will be.” 

Unless this judgment is reversed by the House of Lords, 
the actual result will be very serious for the ratepayers of 
Bournemouth. Reading between the lines, it appears that 
the Corporation undertook iu the first instance & task which 
was too great for them, probably with a view to preventing the 
private company from obtaining an advantage. Unfortunately 
for them, and for their constituents, they did not take the 
necessary steps to retain their lead. It was competent for 
them to apply to the Board of Trade for an extension of 
time ; but no such application was made. The consequences 
of this neglect will be far-reaching indeed, for as we have 
seen, the Corporation are under binding contracts with 
important firms, and unless some agreement with the 
plaintiff company can be effected, a large quantity of 
machinery may be thrown on their hands. 
the ratepayers are bound to be losers. 

In this interesting case we have an example of a local 
authority being “ hoist with their own petard.” In the 
Finchley electric lighting case, which has often been referred 
to in these columns, the Corporation of Finchley, who 
possess, but have never exercised, an electric lighting order for 
their district, had recourse to the following method in order 
to prevent a private company establishing a system in their 
own area, It came to pass that the private company had 
to lay mains across the highways. As highway authority, 
the Finchley Urban District Council were able to prevent 
interference with the surface of the road. The consequence 
of this was that the company were compelled to adopt a 
system of overhead cables, Here again they were check- 
mated, because the Council were able to point to an ancient 
statute which had vested the freehold of the highway in 
their predecessors, and to suspend a wire over any frechold 
property is to commit a technical trespass which can be 
restrained by injunction, 

In the Bournemouth case, the Poole Company were able 
to quote from the Tramways Act of 1870, & statute which 
Was placed upon the book long before electricity, as a motive 
power for street cars, was ever thought of. The time limit 
which has placed the Bournemouth Corporation in an awkward 
predicament, was obviously intended to apply to horse trams, 
and if we were holding a brief in support of municipal 
trading, we could argue that the period is much too short 
for the substantia! commencement of an elaborate system of 
electric tramways. Let municipal traders make a note of 
this if and whenever they have cause to petition for the 
repeal or amendment of the Tramways Act of 1870, which 
has so often hampered the progress of electric tramway 
enterprise in other respects. 

In the meantime, we venture to think that the Bourne- 
mouth case will often be cited hereafter in support of the 
proposition that municipal enterprise can be carried too far. 
When the bills come to be paid, it will be seen that the 


In any event, 


ratepayers have not only been deprived, for the time being, 
of the advantages of a system of electric tramways, but 
that rates will have to be levied to make good the loss 
which must inevitably be sustained, 


Fidler v. 


Tuis case, which we report to-day, 
E. P. D. Co. 


dealt with the important question of 
responsibility for an accident caused by the unsafe condition 
of a public pathway—after being broken up for the purpose 
of laying electric mains. The accident took place within 
the Urban District of Carshalton, where cables had been laid 
by the County of Surrey Electrical Power Distribution 
Company, to connect the district with their generating 
Station at Sutton. The Provisional Order granted to the 
company embodies the terms of the 16th clause of the 
Electric Lighting (Clauses) Act, 1899, under which the 
Street Authority may give notice of desire to break up streeta, 
&c., on behalf of undertakers. The Street Authority, being in 
the case in question, the Urban District Council of Carshalton, 
elected to exercise their statutory powers, and in June, 
1901, gave the company notice of their intention to do во, 
The company made а contract with Messrs. Henleys to lay 
the sables, stipulating therein that they ehould temporarily 
reinstate the roads, and be responsible for any accident that 
might be due to their works, within a certain period of 
their completion. They finished their work about 
January 8th last, and during the same month the 
street authority commenced the work of reinstating, but 
owing to the severe frosts and bad weather suspended the 
operation of tar paving the pathway some days before the 
accident occurred, which formed the subject of the action 
for damages against the company. When the case was 
called on, the counsel for the company submitted to the 
judge that the company could not be held liable, as under 
sub-section (/) of the 16th clause of the Act we have 
referred to, the undertakers were not entitled to proceed 
themselves to exercise or discharge those powers or duties, 
unless the givers of the notice refused or neglected to 
comply with the requisition in relation to the breaking up, 
filling in, reinstating, or making good the disturbed streeta. 
On the other side, the counsel for the plaintiff contended 
that as the company were the original cause of the unsafe 
state of the pathway, they were bound to see that the street 
authority carried out the work, and were responsible if they 
did not дово; butin giving his judgment the judge pointed 
out that the company could not be expected to act as 
detectives and keep a staff of men ready to act in the event 
of any neglect by the local authority, who were exercising 
their statutory powers to carry out the work at the cost of 
the company, and without any control or interference by 
them. The judge decided upon not stopping the case, 
probably with a view to having the facts proved, and then 
leaving the plaintiff, if successful in establishing that an 


accident had occurred and the damages claimed were 


reasonable, to have the question of responsibility 
settled hereafter. The evidence was - therefore given, 
and appears to have been of the usual conflicting 
character, the plaintiff and her witnesses testifying to 
the terrible condition of the pathway, with holes at 
the spot where the woman slipped and sprained her 
ankle; while the layers of the cable proved that they 
left the place in perfect order, and the local authorities 
showed how they had kept the pathway in a good safe con- 
condition, and that the accident had probably occurred 
through the slippery condition of the chalk soil, acted upon 
by a heavy rain at the time following upon frost and snow. 
The judge held that the accident had happened through the 
unsafe state of the pathway, and that the damages claimed 
were reasonable, but gave judgment for the defendant com- 
pany, on the ground that they were not the responsible parties. 


On the understanding that no appeal was to be made, the ` 


company waived their costs—and it remains to be seen 
whether the case will be re-tried against another defendant. 
Meanwhile, the judgment settles the question of non- 
responsibility by the company, when the re-instatement of 
the disturbed streets is undertaken by the street authority, 
and appears to be in accordance with the justice of the case. 


— 
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HIGH-TENSION CONTINUOUS CURRENT 
SYSTEMS. 


Mr. A. S. BARNARD’S paper on this subject, read on the first 
day of the I.M.E.A. Convention, was a brief account of some 
of the advantages claimed for high-pressure continuous 
current as compared with three-phase, certain experiments 
made with the plant at Hull being adduced in illustration 
of the author's contentions. He seems somewhat half- 
hearted in his advocacy, however, and does not seek to do 
more than show that there is a “reliable alternative " to 
three-phase. 

Тһе author begins by pointing out that the days in which 
high-pressure was synonymous with alternating, and low 
with a continuous current, have gone by, and that, in the 
place of this, alternating current is now becoming confined 
to generation and transmission and continuous current to 
distribution. This generalisation is, perhaps, rather too 
sweeping, as three-phase distribution is in considerable vogue 
abroad, but for this country it is not far from the truth. In 
spite of this statement, the author proceeds to advocate 
continuous current for that portion of the work for which he 
says alternating is“ rapidly becoming universal. 

The history of this system of working in England is 
traced from the beginning at the Crystal Palace, in 1890, 
with 1,000-volt machines, developed in 1892 into the 
“Oxford system " of central control, through the further 
development at Walsall, where the ‘pressure was increased 
to 2,000 volts, to the present time when pressures of from 
1,000 to as high as 3,000 volts are employed in Wolver- 
hampton, Morecambe, Barrow, Bromley, Folkestone, Guernsey, 
and last, but not least, Hull, the author’s own station, as 
well as in a number of private installations for railway 
companies and others. In other stations the system is 
made use of for transmitting energy through certain feeders 
too long for the low pressure supply in use for the bylk of 
the work, 

In the discussion, Mr. Ferranti showed that abroad the 
history of high pressure continuous current goes back much 
further, Marcel Deprez having worked hard at much higher 
pressures 20 years ago, but his experiments did not seem to 
have been encouraging. 

The 2,250-volt generators at Hull are believed by the 
author to be the largest in use in this country, but he sees 
no difficulty in designing much larger machines for the 
same or higher pressure. We should have thought that the 
dificulties would be less and not ‘greater with increase in 
size of the machine, though the effect of a burn out, if it 
occurred, would be more serious. It is, indeed, in the ease 
of repair that the alternator has such a strong pull over the 
continuous current machine for high pressure work. A few 
burnt coils in the former are easily replaced, but a mishap 
on the latter, even with the improved methods of winding in 
use, Means a great deal of work, and if the commutator be 
damaged very costly and lengthy repairs. 

The author claims that high-pressure continuous current 
generators are cheaper than three-phase, and gives the 
amounts of two recent tenders in support of this statement. 
Two arbitrarily selected prices, however, afford no basis for 
comparison. Information is required as to whether the 
tenders referréd to are isolated ones, or are the lowest 
respectively of two representative batches; whether each is 
made by a firm accustomed to the manufacture of the 
particular type of machine quoted for, or whether one is а 
Sock article with them, while the other is of a kind they 
have never built before, Lastly, it is important to know 
whether the basis of rating the two machines is identical for 
both, All those points must be quite clear before we can 
gree that the general idea that the three-phase machine is 
‘he cheaper is incorrect. On general grounds it ought to 
Cot less, for, after all, both are alternating machines to begin 
With, but one has a commutator added; this can hardly 
Wen its cost. А three-phase machine ought to compare 
Dost favourably since the idle space on a single-phase 
maciine Is utilised, thus increasing its output with very 
Ale increase in weight, so lessening the cost per kilowatt. 

Un the score of efficiency the author thinks there is little 
to choose between the two types of generator. 

In the transforming plant the author thinks the continuous 


current plant has considerable advantages. First among 
these he places the necessity for only a single machine 
inste d of two coupled together, if motor-generators are used, 
or a static transformer and a rotary if this type be employed. 
It is surely a slip to speak of a static with a motor-gene- 
rator, since these are usually wound to take the line pressure, 
if it be of the order under consideration. In passing, it may 
be remarked that as a rotary is a well defined piece of 
apparatus, it is rather a pity to apply the term “ rotary 
transformer" to a continuous current motor-generator as it 
is apt to be misleading. 

Next, the author considers the amount of attention 
needed by the continuous current plant considerably less 
than that required by the alternating, and he points out that 
the former can be controlled from the generating station, во 
that the wages at the sub-stations can be greatly reduced. 
As pointed out by several speakers in the discussion, the 
Board of Trade require the continnous presence of properly 
qualified men in all sub-stations while high pressure plant is 
running, unless they be of very small size, and this require- 
ment quite negatives the advantages of the central control, 
indeed it is better to give the men something to do. 

The author next rightly claims that the absence of phase 
difference and of the possibility of hunting of transformers 
are substantial advantages of continuous current, as also 
there being no uncertainty a8 to the polarity when the 
machines are started up, but he seems to us to exaggerate the 
fly-wheel effect of the transformer armatures in dealing with 
fluctuating loads ; we doubt if the regulation obtained from 
this is appreciable. 

It is claimed that the efficiency of the continuons current 
conversion is about 2 per cent. higher than with a rotary and 
static transformer combined, but this is based on the assump- 
tion that the static has an efficiency of only 96 per cent. 
which is certainly wrong, and in point of fact the rotary and 
static have the advantage to the extent of about 2 per cent. 
Some tests made by Mr. Wordingham on continuous and 
three-phase plant respectively which he had put in at 
Manchester, published in the Revirw for April 12th, 1901, 
show this clearly. 

The same objections apply to the author's figures relating 
to the cost of transformers as to those given for generators, 
and it may further be remarked that the cost of the static 
transformer ought to be added to that of the rotary, as it is 
an essential auxiliary. | 

Reference is made to a modification of the Oxford system, 
in which the transformer ‘is used rather as a throttling valve 
between the high and low tension mains," but no description 
is given, neither do we know quite what is meant, 
Some further explanation might be of interest. 

The author next turns to the question of switch-gear, 
This is usually considered one of the greatest difficulties in 
connection with high-pressure continuous current, but the 
author is very sanguine respecting it. When а circuit has 
to be interrupted under the full pressure, he is strongly of 
opinion that flare switches should be used, the quick-break 
type causing a dangerous rise of pressure. 

The paper concludes with two tests made at Hull, of the 
efficiency of transmission and transformation on two feeders 
at about full load, It was very pertinently pointed out in 
the discussion, however, that it is the efficiency at light loads 
that is of importance, and on this nothing is said. s 

W. II. C. 


THE INTERNATIONAL TRAMWAYS UNION 
CONGRESS, 1902. 


(Continued from page 125.) 


Tue other paper was read by M. C. de Burlet, the general 
manager of the Société Nationale des Chemins de fer 
Vicinaux de Belgique, and dealt with the vexed question of 
“Narrow versus Ordinary Gauges" for suburban light 
railways. The writer commenced by reviewing the decisions 
which had been reached at previous meetings of the 
Congress when the question had been discussed. These 
may be summarised as recommending the adoption of a 
narrow gauge (say, 1 metre) for steam tramways, except. in 
special cases where the line is short and acts asa ditect 
D 
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feeder to a standard gauge railway. At the Paris meeting of 
the Congress in 1900 the subject was reconsidered from the 
standpoint of electric tramways, but no vote was taken, the 


question. being adjourned to the present Congress. The 


Railway Congress has on several occasions given attention to 
the matter, anit, too, recommends narrow gauges for what 
may properly be termed light railways, carrying both pas- 
genger and goods traffic. 

M. de Burlet stated that in his paper he was not dealing 
with street tramways, but light railways, such as the network 
of lines under his control in Belgium, which had а total 
length of about 1.240 miles. "The great advantage of a 
narrow gauge line was its low cost of construction, as com- 
pared with a star dard gauge, the usual objections urged 
against it being its limited transport capacity, and the 
necessity for transhipping passengers and goods at the points 
of junction with the main lines. His own opinion was that 
the gauge of a railway must be suited to the country and 
the class of tratlic it had to serve. As to the limited 
capacity of a narrow gauge line, he had obtained resulis 
comparing very favourably with standard lines, and he 
thoughe that both the cost and inconvenience. of. tranship- 
ment bad been exaggerated, The cost worked ont in prac- 
tice between. 1d. and 24d. per ton, which was in no respect 
prohibitive. Indeed, his experience was that, at junction 
points of branch and main line railways of similar gauge, 
transhipment was frequently resorted to in order: to avoid 
the distribution of the rolling steck of one company over 
the system of another. He was fully aware of the advan- 
tage of a uniform standard gauge, if such were possible, 
but in the ease of many of their branch and inter-urban 
lines, it was necessary that the first cost, as well as the 
working expenses, should be as low as possible. 

The following table, prepared by M. Wurmb, gives the 
approximate cost per kilometre of construction of light 
railways of different gauges upon the Continent of 
Europe :— 


Gauge of lines. 
Nature of ground. | 


Standard 1:45 metres. Narrow 1:00 metre. 


* 


Fr. Fr. Fr. Fr. 
37,500 to 62,500 25,000 to 40,000 
57,250 to 87,500 37,500 to 62,500 
75,000 to 112,800 57,250 to 75,008 
Slightly broken | 100,000 to 150,000 62,500 to 87,500 
Much broken ... ! 137,000 to 175,000, 75,000 to 112,500 
Slightly mountainous | 162,500 to 200,000 100,000 to 137,500 
Very mountainous... | 187,500 to 250,000 125,000 to 175,000 


Plain ... 7 
Slight undulation 
Strong undulation 


—ů 


— — — 


The Société Nationale had in their total of 1,240 miles, 
96 local lines, three of which with a total length of 14 miles 
were equipped with standard gauge, the remaining 93 with 
narrow gauge. His experience of the comparative cost of 
the two gauges showed even greater differences than the 
above table, the narrow gauge complete with rolling stock, 
averaging 44,000 francs per kilometre, and the standard 
gauge construction 97,000 francs per kilometre. These 
gums were thus made up :— 


Standard Narrow 

gAuge,. gauge. 

Francs. Francs. 

General cost ig "T S. 0 8,600 4,300 
Acquisition of land ... E *. 10,100 4,600 
Work and fittings  ... — . 40,000 20,600 
Buildings and engineering works ... 18,500 4,600 
Rolling stock ... 850 sis . . 19,800 9,900 
Total m" .. 97,000 44,000 


Thus it will be seen that the cost of constructing narrow 
gauge lines varies between one-half and two-thirds of that 
of standard gauge lines, while the cost of maintenance was 
also considerably less. The writer's experience was that 
the use of the narrow gauge permitted lines to be con- 
atructed and operated on a profitable basis which otherwise 
would be commercialy impracticable. In special cases, 
where theline was short, and intended to serve principally 
for the transport of heavy goods to a point of junction with 
a main line, it would probably be found advisable to adopt 
the standard gauge. It was necessary to treat every case on 
its merits, and impossible to lay down fixed rules applicable 
to all cases. 


Mr. Leslie S. Robertson stated that this was a subject to 
which he had given a great deal of attention. He had 
visited many of the light railways on the Continent, and he 
felt sure that in many cases the adoption of the narrow 
gauge was justified by results. There was a great prejudice 
in this country in favour of the standard 4 ft. 84 in. gauge 
but there were many districts in which it would not pay to 
put down a standard gauge line, and the question was 
whether they should construct a narrow-gauge line, with ite 
attendant inconveniences, or have no railway at all. This 
Was an important question for many of our country districts 
and especially in Ireland, where a number of cheaply con- 
structed lines were an absolute necessity. He thought that 
the question of cost and delay in transhipment was over- 
rated. As to the capacity of such lines, we were apt to 
forget that the South African railways were constructed on à 
3 ft. 6 in. gauge, and the whole of the war material in the 
late war had been carried on those lines. Much good work 
was also done on the military lines in North. India, where 
the gauge was only 2 ft. 6 in. 

The discussion was continued by Messieurs Trautweiler, 
Poetz, Peiser, von Leber, and Schendweiler, who bore 
testimony to the good work done on the narrow-gauge lines. 
The President, M. Leon Janssen, remarked that while. at 
the present time, the matter wag simplified by the fact that 
many of the narrow-gauge feeder lines were under separate 
management to the main line, how would differences of gauze 
affect the working expenses when, in the future, they were all 
combined under one management ? 

M. de Burlet, in his reply, stated that the construction 
figures given in the paper had been very carefully prepared, 
and were based upon actual costs of lines. A great deal of 
the economy of the narrow gauge lines was due to the sharper 
curves permissible, The narrow gauge lines were able to 
create to a large extent their own trallie by reason of the 


ease with which they could be run to the various points where 
business could be secured. 


The concluding meeting of the Congress was held on 
Friday, the 4th inst., when several papers were brought 
before the members. 

The first was read by M. G. Marsal, the manager of the 
Biella Light Railway System, and dealt with the * carriage 
of luggage goods and mails" upon urban tramways. The 
writer attributed the indifference displayed by the majority 
of tramway compunies to this possible source of revenue 
principally to the manner in which the field had been 
covered by the organisation of the railway companies as well 
as the various private enterprises carrying on this class of 
work. Tramway companies did not feel justified in going to 
the expense of establishing stations, distributing agencies, 
and engaging the necessary additional staff to permit them 
to compete with existing agencies. At Aix-la-Chapelle and 
Strasburg attempts had been made to cultivate a parcels 
traffic, as well as letters which are conveyed from place to 
place under contract with the postal authorities. To 4 
limited extent letters were also carried on the cars at Berlin 
and Leipsic. In conclusion, the writer considered that it 
might be advisable to cultivate this class of traffic, and sub- 
mitted his views on the question for the consideration of the 
Congress. 

This paper was not discussed, and M. Peiser, the chief 
engineer and assistant manager of the Berlin Tramways 
Company, then read his paper upon “The Heating of 
Tramcars in Winter." He pointed out that this was а 
question on which tramway companies were by no means 
enthusiastic, and action in the matter had often to be 
forced upon them by the complaints of the passengers. At 
least that was their experience in Berlin. They themselves 
considered the heating of the cars unhealthy and unsatis- 
factory, but as a result of a great deal of correspondence in 
the newspapers they gave the matter very careful considera- 
tion. Several members of the staff, including the writer, 
were sent in 1889 on а visit to America to examine the 
various systems in use, but they were not able to recommend 
any of the methods they saw employed for the purpose. 
Several systems using petroleum were tried and abandoned, 
but in 1894 experiments were made with the system pro 
posed by the Deutsche Glühstoff-Gesellachaft, of Dresden. 
and, this proving satisfactory, it has gradually been 
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adopted on all the cars working on the company’s lines. The 
apparatus consists of a movable stove, which can be placed 
in an iron box under the seats of the car. From this 
box tubes perforated on one side extend the whole length of 
the car and distribute the heated gases. The material 
used in the stove is a special form of slow-burning briquettes. 
The cost of an installation for a car capable of seating 20 
to 22 passengers was about £3 5s, and the briquettes used 
in a day of 16 hours cost about 6d. 

This system has given great satisfaction, but experiments 
are now being made on several cars with electrical heaters 
of modern design. The writer then went on to describe several 
other systems of electric heating, and concluded by pointing 
out the high cost of this method of heating, though in view 
of the experimental character of the results yet obtained, it 
would be well to defer coming to any definite conclusion. 

M. Leon Janssen thought that for tramcars where the 
journeys were short the question was of little real import- 
ance, but as on light railways where the journeys were longer 
it might be necessary to provide some system of heating, he 
suggested that the matter be further considered at a future 
Congress. 

The Congress next considered a report prepared by M. 
Giron, director of the Cologne Tramways Company, and 
Mons Leon Janssen, the President, npon * A Proposed 
Uniform System of Accounts of Working Expenses on 
Electric Tramways.” The aim of the writers was to propose 
asystem Which would enable the results obtained by different 
companies to be directly comparable. It was proposed to 
divide all expenses into four main divisions, viz., capital 
account, sinking fund and depreciation, office expenses and 
working expenses, 

The working expenses were again divided into what were 
termed nine primary accounts:—(1) Management; (2) 
Operation; (2) Traction; (4) Electric conduits ; (5) Rolling 
stock; (0) Tracks; (7) Buildings; (8) General expenses; 
and (9) Sundries. If, in the case of large undertakings 
further sub-division is required, each of the above may be 
divided into 10 secondary accounts, and then in turn into 
ſerbiar ones, so that any required amount of detail may be 
obtained without in any way interfering with the general 
pan. 
Several questions were asked as to the allocation of dif- 
ferent items of expenditure, and eventually a committee was 
formed to consider the best manner in which to bring the 
advantages of the plan before the principal tramway com- 
panies, with a view of urging its adoption. 

M. Leon Janssen explained that the report had largely 
been prepared by his colleague, M. Géron. 

The last paper presented to the Congress dealt with 
"Tube Railways in London.” It was read by Mr. P. W. 
McMahon, chief engineer of the City and South London 
Railway, and contained a great deal of practical information 
as to the results obtained on the various London tube lines. 
After comparing the relative advantages of the tube railway 
and the shallow tunnel tramway, the writer went on to point 
out the importance of the question of speed, and gave 
Aumples of the effect upon the power-hour capacity of 
imis] the average speed upon lines with frequent stopping 
places. 

The question of motor-driven coaches and separate loco- 
motives wag next discussed, the opinion being expressed that 
the absence of vibration troubles on the City and South 
London line was due to the high proportion of the weight of 
tue motors which was spring borne. 

The equipments of the City and South London, City and 
Waterloo, and Central London lines were then briefly 
described, and a number of figures giving the results obtained 
and the mileage run given. 

One of the members asked the writer if he had any infor- 
mation as to the coal consumption on the Central London 
ine. Mr. McMahon regretted that he was unable to give 
this, but he would endeavour to procure it. 

M. Roll, managing director of the Hamburg Tram- 
таўз Company, then asked the Congress to expresa its opinion 
М 0 the results of working tramcars by means of accu- 
mulators, For himself, he could find little to say in their 
favour, and while at their last meeting in Paris, two years 
860, one of their members, connected with the Hanover tram- 
“ay system, had defended their use, even he, as the result of 
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two years’ further experience, had found out that they were 
absolutely ruinous, and had brought the undertaking to the 
verge of ruin. The system was not only dear, but 
unreliable, and the authorities at Hanover who insisted 
upon the adoption of batteries were now willing for them 
to be abandoned. They had also been tried and found 
wanting at Hagen, the centre of the accumulator industry. 
He thought that all who had had any experience in 
their use would agree with him that, so far as traction 
work was concerned, they were a failure when placed on 
the cars. 

M. Thonct, of Liège, confirmed all that M. Rohl had stated 
as to the unsuitability of accumulators for use оп tramcars. 
As an instance, he would mention Dunkirk. There the 
tramways were worked by horses for 19 years, and paid a 
fair dividend. As soon as accumulators were substituted, 
they commenced to lose. The cost of running was just 
about double what it was with horses, while the life of the 
cells was only about five months, Interruptions in the 
service were frequent, and at last the authorities had to 
interfere. "The cells were abandoned, the trolley system 
substituted, and in view of the heavy loss sustained by the 
company, their concession was extended by a period of 25 
years. 

Herr Koehler confirmed the statement that in Germany 
the use of accumulators on tramcars was sealed and done for. 
At Berlin for some time the authorities had insisted on their 
use, now they were equally anxious for their abandonment. 
Their short experience with cells had cost them four million 
marks, and it was fortunate it had not ruined them. They 
had stil a few cars equipped with cells, but as soon as 
possible they would be stopped. 

M. Boulvin reminded the Congress that his statement at 
Paris two years ago, that horse traction was preferable to 
accumulators, was regarded as very much of a joke. Events 
had, however, proved bis contention, and he had in his 
possession figures fully confirming his statements. A 
battery supposed to take a car 36 kilometres, only ran 17, 
and as the daily car mileage was 123 kilometres, it meant 
charging five or six times a day. The cost of working also 
came out abont double that of the trolley system. 

M. Lavalard, from his experience at Paris, where their 
use was insisted upon, confirmed all that had been said, and 
promised to furnish figures in support of his view, which 
could appear in the proceedings, 

Herr von Leber concurred in condemning the use of cells 
on tramcars, and referred to the disastrous experience they 
had had in Austria. He suggested that the Congress pass a 
resolution stating their opinion on the matter. 

This was supported by several other speakers, and even- 
tually the following resolution was agreed to :—“ That the 
Congress having heard all the speakers on the subject of the 
accumulator system, affirm that this system is not to be 
recommended, either on account of its costliness or on account 
of its uncertainty for the technical purposes of any system of 
electric traction.” 

The President then delivered an address closing the pro- 
ceedings of the Conference, in which he referred to the 
valuable work done at the various meetings, and in the name 
of the Congress thanked very heartily all who had in any 
way helped to make the meetings such a success. Three 
cheers were given for the President, and the public meetings 
of the Congress terminated. 


ELECTRICITY SUPPLY METER TESTS. 


By J. E. DAWSON, A. I. E. E. 


ELECTRICITY supply meters may be divided into two 
different types (1) watt-hour or energy meters; (2) ampere- 
hour or coulomb meters. The purpose of the former is 
to integrate the quantity C x v x dt, where c equals the 
instantaneous value of the current in amperes ; v equals the 
instantaneous value of the pressure in volts, and d/ a very 
small interval of time. 
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The latter type of meter is based on the assumption that 
the supply pressure will be kept constant, and it integrates 
€ X at. 

In order, therefore, to test meters for accuracy of 
registration, it is obvious from the above remarks that we 
must be in a position to pass a steady current accurately 
measured as to quantity and time. 

m+ There are two distinct tests which may be applied. One 
known as the Long Time test, which consists in the passing of 
a fixed number of units through the meter at certain propor- 
tions of the full load, usually Po, 1, 4, and full, comparing 
the readings of the meter with the amount actually passed and 
working out the percentage error. The other and most 
important is known as the Short Time test ; this test, of which 
the writer proposes to give a few examples as applied to well- 
known meters, consists in the passing of a steady current at 
the usual proportions of the fnll load, noting the time taken 
to cause one revolution of the spindle, or vice versa, noting the 
revolutions of the spindle in a certain time, and from this 
ascertaining the actual K of the meter, then comparing with 
the testing or required K and deducing the percentage error. 

The testing K has a somewhat different meaning with 
different types of meter, and as the Short Time test is really 
centred in most cases upon the ascertaining of the actual K, 
it may not, perhaps, be inappropriate to explain its meaning 
en passant, with regard to the particular meter under 
observation. In the case of the Chamberlain & Hookham 
meter the testing K may be defined as the time in seconds 
that 1 ampere will take to cause the armature spindle to 
make one complete revolution; it is obtained by ascertaining 
the velocity ratio of the armature spindle to that of the 
units dial. Suppose that in an actual instance it is found that 
8,500 revolutions of the armature spindle are necessary in 
order to record one unit on the front dials. 


*. K = the time in which 1 ampere will register 45!;5th 
of а unit. 


3,500 K = the time in which 1 ampere will register 
1 unit. 


One unit = 1,000 x 3,600 watt-seconds. 


MEME uA de А 
230 volts of supply x 3,500 


The Test.—To obtain the actual K, pass a steady current 
and note the time taken by a certain number of revolutions 


C xT 
Revolutions 
Actual K ~ testing K x 100 


Sar = per cent. error of meter. 
esting K 


of the armature; then = actual K. 


If actual K be less than testing K, meter is fast, if more, 
meter is slow. 

In the Ferranti meter the wheels at the back of the meter 
are numbered so asto record the number of revolutions of 
spindle, the gearing being arranged во that the spindle shall 
make 100 revolutions to one of the first wheel, the first wheel 
10 revolutions to one of the second wheel, the second wheel 
10 revolutions to one of the third wheel, thus making а 
total of 10,000 revolutions of spindle to one revolution of 
third wheel; on to the third wheel pinion are geared the ratio 
wheels, which are interchangeable, and which vary with the 
capacity of the meter and voltage. 

The testing K is the number of revolutions of spindle per 
ampere per minute, and is dependent upon the ratio wheels. 
To take as an example a meter calibrated for 230 volts with 
ratio wheels 80/20, 


x 10,000 = 40,000 revolutions of spindle per 10 B.T.U. 


= 4,000 revolutions of spindle per 1 B. T. U. 
1 B. T. U. = 1,000 watt-hours 


= 1,000 x 60 watt- minutes. 
1.000 x 60 
230 
4,000 revolutions per B. T. U. 
260-869 ampere-minutes per B.T. 


= 260°869 ampere-minutes per B. T. U. 


U. = 15°33, testing x. 


It may also be calculated from the following formule = 
Ratio wheels 
SS o сонун EE: x volta 
Pinion 


Testing K 
5. ratio = 


ТЕ ratio x volts 
60 | 
The Test.—To obtain the actual к note reading of wheels 
at back of meter, and pass a steady current for such a length 
of time that current in amperes multiplied by time in minutes 
= 100. 


reading at commencement — reading at finish 


— — —————— 


100 
Actual K — testing K x 100 
Testing K 


= act. K. 


= percent. error of meter, 


In this case, if actual K be less than testing K, meter will 
be slow ; if more, meter will be fast. 

In the Thomson watt-hour meter the testing K is the 
number of watt-hours recorded by one revolution of the 
armature spindle, and may be obtained by ascertaining the 
number of revolutions necessary to register one unit on the 
front dial. 

_ 1,000 watt-hours 
K= р, 
number of revs. of spindle per unit 


The Test.—'To test the meter for accuracy pass a steady 
current, keeping volts (at shunt terminals of meter) constant 
at the usual supply pressure, and count such a number of revolu- 
tions of armature spindle that the small error due to starting 
and stopping of watch may be inappreciable, say not lest 
than 60 seconds. 

3,600 
time in secs. 
Actual watts — € x v. 
Apparent watts — actual watts x 100 
Actual watts 


After the Short Time tests have been taken on the various 
loads, the neter should be tested for starting current and 
insulation resistance to frame, and it is also advisable to 
make one Long Time test on the front dials, in order to 
make sare that all wheels are in gear and of the proper 
ratio. 

Three or more wire meters should be tested to see that 
they are correct, with any one coil or resistance in case the 


load should at any time be thrown on one side of the system 
only. 


. Apparent watts = х revs. X К. 


= „error of meter. 


THE CYCLONE THEORY OF MAGNETISM. 
By HENRY E. P. COTTRELL, A.M.I.C.E. 


(Continued from page 60.) 

THE following experiment (fig. 12) will dispel any linger- 
ing doubts as to the essential likeness between magnetic 
phenomena and those produced by revolving fans, — Here two 
hollow glass cylinders are mounted on two spindles so as to 
revolve with them when driven from the pulleys at their 
extremities, Fixed longitudinal vanes are aftixed to their 
internal periphery, and a series of small fans is threaded on 
two fixed but independent spindles projecting into the interior 
of the cylinders and suspended from pendulum hung sup- 
ports as shown in the drawing. If the cylinders are 
revolved in the same direction, then attraction is evolv 
between the ends of the suspended spindles, and they are 
brought together, whereas if revolved in opposite directions 
these are repelled and swing further apart. 

The spindles supporting the fans do not revolve, they 
can only move nearer or further apart at their ends, an 
they are absolutely independent of the revolving cylinders. 
The latter generate vortical currents, which pass in between 
the fans and excite the manifestation of magnet-like pheno- 
mena in the system. It is evident that the attraction and 
repulsion between the two systems of suspended fans occur 
under identical conditions with those shown in fig. 2; for 


— 


ER 


м 


ЛЛ o шшш лллл_—Ө ыы ә 
Vol 51. No. 1,287, JULY 25, 1902.] THE ELECTRICAL REVIEW. 186 
жж“ ААА ——______——__\і\ҺҺҚӮ\ єана 


when the exciting cylinders are revolved in the same direc- 
tion, the vortices generated necessarily induce poles of oppo- 
site denomination at the facing ends of the spindles on 
which the fans are threaded, and vie versa. With this 
apparatus the conditions of magnetic induction in a bobbin, 
wound round a soft iron core, or in a solenoid where a soft 
iron bar is suspended within its coils, are exactly paralleled. 


Fic. 12. 


Mr. Weyher arranged a final experiment by which he 
reproduced with his revolving fans and sawdust the so-called 
magnetic spectrum obtained with tron filings shaken on to 
a piece of cardboard held horizontally over a magnet. The 
magnetic spectrum, as delineated in the text-books on 
physica, is evidently nothing but the projection on the plane 
of the cardboard of the vortical currents, resembling those in 
fir. 1, surrounding the magnet, made visible to the eye by 
the effect of these currents on minute particles of a magnetic 
substance. He constructed a square box of wood, 27) in. in 
length and breadth by s in. in depth, and open at the top. 
The spindle of a horizontal fan, with four vanes Sin. long by 
It in. to 1} in. in diameter, was fixed centrally 63 in. from 
the bottom, with one end projecting externally on which a 
dnting pulley was fixed. The bottom of the box was 
covered with a sheet of black cardboard, on which the saw- 
dust wae to be spread. The top of the box was covered by 
a removable framework on which was stretched some wire 
ganze, The fan was set revolving and the box covercd with 
the gauze-covered lid, fine sawdust was dropped gently on to 
the wire gauze as evenly as possible over the whole surface, 
and allowed to find its way into the box. In a few seconds 
the sawdust remaining on the lid showed signs of distribu- 
tion elliptically on either side of the neutral axis or equator 
of the revolving fan and of transposition towards the poles. 
On removing the lid the black cardboard is found covered 
with sawdust arranged exactly in the manner of the iron 
1:08 in a magnetic spectrum. The neutral zone is marked 
hy an ellipse whose major axis is perpendicular to the axis of 
rotation of the fan, wherein the accumulation of sawdust is 
a minimum, followed by а graduated scries of ellipses 
diminishing to a circular point below the exact centre of the 
fan. The sawdust, which is reduced to the slightest possible 
amount within the limits of the neutral zone, is accumulated 
iu thicker and thicker ridges as the poles are approached, 
Wain, exactly as with the iron filings. © The individual 
rang of sawdust not being, like the grains of iron filings, 
msxptible of orientation, the sawdust spectrum lacks 
the distinctive characteristics imparted to the magnetic 
Trum by the so-called “lines of force.“ To repro- 
duce these it would be necessary to use infinitesimally 
still revolvable fans, and not these grains of wood for the 

"erment, but the task would be greater than the value of 

-t experiment iteelf, and the parallelism of the phenomena 
: n. sufficient] y established in any case. The experiment 
oe serves also to prove the contention that the 
DNE nre flow from the revolving fan in every 
«м. е oo even perpendicularly to the axis of 
IMS : hen the sawdust is dropped on the gauze- 
"e Ор, the finer particles are seen to be caught up in 

ocal whirlwinds, like the dust in the streets on a windy 


day, perpendicular to the lid or with the axes at right angles 
to the axis of the revolving fan, and if the lid is removed and 
bits of gold leaf are dropped into the box, the spirals in 
fig. 1 are distinctly delineated, and in addition a certain 
number of the smaller particles form themselves into spiral 
curls, and whirl around more or less vertical axes in the 
neighbourhood of the equatorial region. If small light 
balls of tulle or muslin be madeand dropped likewise in the 
box, these can be distinctly seen circling round each other in 
spiral paths, and if very numerous they collect in groups to 
form systems just as atoms collect in molecules to form 
bodies. 

With a large spherical or globular fan revolving round a 
polar axis, and а small cylindrical fan supported on binnacle 
mountings so as to be free to move in any direction while 
Spinning round its axis, the spin being imparted by any 
mechanical means other than a diminutive motor or similar 
electrical device on which terrestrial magnetism could 
exercise a directive effect, the whole of the phenomena of 
terrestrial magnetism can be faithfully reproduced. Mr. 
Weyher's experiments throw light upon phenomena, whose 
fields of operations are respectively as far apart as the 
“milky way," the evclone regions of the tropics and the 
ultimate particles of a piece of iron. 

The objection will, no doubt, be advanced, that how- 
ever curious and. interesting Mr. Wevher’s experiments with 
revolving fans may be, they can after. all have no possible 
connection at one and the same time with universal gravi- 
tation, with a circular storm and with a piece of magnetite. 

But when it is found that experimentally, by adaptations of 
revolving fans, he has succeeded in reproducing on a laboratory 
scale and in the most striking and convincing manner :— 

1. The complete phenomenon of a waterspout with all its 
accompanying peculiarities, 

2. The revolution of planets round a sun and of satellites 
round their primary. 

3. Ail the principal phenomena 
all this is effected by simply setting up vortical motions in the 
air, it is impossible to refrain from asking oneself the question, 
does not the continuity of the ether throughout the universe 
and its liability to vortical motion explain and prove the 
identity of the means by which these phenomena are 
originated, and afford a striking example and proof of the 
simplicity and universality of Natures methods and 
processes ? 

We reserve a few remarks on the bearing of Mr. Wevyher’s 
experiments on the planetary and atomic theories and the 
genesis of storms, to a future occasion, 

In a previous issue the vortical motions set up in the 
atmosphere by the revolution of fans of various kinds, and 
the reproduction thereby of tlie leading phenomena connected 
with magnetism, were described and considered. It was then 
shown that, with fans provided with straight vanes set 
round the periphery of an axial body, the vortical streams or 
currents set up by their revolution followed practically an 
infinite number of closed spiral paths distributed symmetric- 
ally about the axis of the fan. 

With the object of pointing out the possible bearing of 
these experiments on the question of the ultimate structure 
of matter, imagine a space of limited extent, filled with an 
evenly distributed homogeneous vas or liquid, the dimensions, 
shape, and character of whose boundaries are such that the 
vortical closed currents set up therein by a revolving fan- 
like generator would just touch these boundaries without 
sensible friction and without impinging against and being 
reflected therefrom ; or, in other words, that the said vortical 
streams would suffer no altcration in character or change in 
direction through the circumstance of the space under con- 
sideration being thus bounded, but would retain the identical 
amplitude and form they assume in a relatively unlimited 
space, such as was delineated and described in connection 
with fig. 1 of the former issue. — Suppose this generator of 
motion is set going in the limited space we have imagined, 
it is evident that in a limited time, strictly proportionate to 
the velocity of revolution of the generator, the said space will 
be entirely filled with vortical streams or currents, some 
moving centrifugally, i.e., outwardly from the the equatorial 
plane of the generator, otliers centripetally, t.e., inwardly, 
towards the axial extremities or poles. If these streams 
or currents be followed from their origin in the equatorial 


of magnetism—and that 
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plane of tie generator, it will be found that each individual 
stream performs a complete cycle around the generator, i.e., 
returns 210 the enveloping space and the poles, along a 
distinct vortical path to the original point from which it 
started in the equatorial plane. The volume of the space 
under consideration being limited and constant, the medium 
by which it is filled must become, at a certain stage of revolu- 
tion of the generator, wholly involved in the vortical streams 
originating therefrom. It is evident that every particle of 
the originally homogeneous gas or liquid with which the 
space is filled must inevitably pass by or through the 
generator over and over again at more or less frequent 
intervals, so long as the generator continues in motion. 
The frequency of these intervals evidently depends on the 
scale of magnitude of the generator and the space in 
question, on the velocity of revolution of the generator, and 
the amplitude of the cycle of the individual vortical vein in 
which the particle in question is involved. The average 
speed with which the outgoing and incoming vortical veins 
leave and reach the generator is identical, as the volume of 
the centripetal veins taken in at the poles in a given time must 
evidently equal the volume of the centrifugal veins given 
out at the equator in the same time, and must be a constant 
quantity for a constant speed of revolution. 

To clearly understand what takes place within the space 
thus affected, it is evidently necessary to understand 
what occurs when the motion is first set up, ie., 
when the generator first begins to revolve. We have sup- 
posed the generator to consist of a mechanical device of the 
nature of a ventilating fan, such as a revolving cylinder, 
dise or globe provided with rigid vanes or floats; When 
such a fan commences to revolve in the space filled to its 
boundaries, as we have supposcd, by a homogeneous diffused 
motionless medium uniform in character and pressure 
throughout, the layers of this medium in immediate contact 
with the advancing sides of the vanes on the periphery of 
the fan will be displaced contrifugally, and receive, on 
leaving the advancing edge of the vane, an impulse of rota- 
tion in the opposite direction to that of the fan. This cen- 
trifugal displacement and rotational impulse will be con- 
tinuously added to, as the advancing face of each succeeding 
vane comes in contact with each preceding layer of the 
medium, the result being the formation of a continuous 
stream of spirally rotating currents following centrifugal 
vortical paths. On the other hand, the layers in contact with 
the receding faces of the vanes will be subjected to a 
corresponding centripetal replacement. Thus, when the fan 
is first set in motion, the surrounding medium which started 
with uniform pressure, is subjected to compression at the 
periphery of the fan with a resulting increase of pressure and 
to rarefication along the axis with a resulting decrease of 
pressure, and a distinct differentiation or stratification of the 
medium into spaces of varying pressure is set up. 

(To be continued. ) 


CORRESPONDENCE. 


Fire Prevention. 

I have carefully perused your leading article in your issue 
of the 11th inst. on fire prevention. No doubt there is a 
lot of nonsense written about safety appliances on the 
American systems, but there are many appliances used in the 
United States. which should be adopted in this country. 
One machine which has been experimented with in this 
country, which is essentially American, is the chemical fire 
engine; and a machine of this class was offered to the 
London County Council Fire Brigade for their free use for 
one month to experiment with. This offer was refused some- 
what curtly. It was then thought desirable to approach 
provincial fire brigades, with the result that the offer was 
accepted by the Leeds Fire Brigade. After a trial of one 
month this engine was found to be so satisfactory that an 
order was placed for one. The same result was secured at 
Bradford and Hull, and, no doubt, if persevered with, would 
have secured equal success in other provincial towns. 

As to jumping sheets, the Americans use a net instead of 
a sheet. This is infinitely lighter to carry, more elastic, and 
more readily manipulated, 


The Americans consider that from the time they receive 
the call to the time they are on the road with their engine, 
17 seconds is sufficient for carrying out this manœuvre. Of 
course, this entails the use of special automatic gear and 
specially trained horses. 

I would undertake to say that if hand chemical extin- 
guishers were adopted (not fitted with brass or gun-metal 
taps), and a proper automatic fire alarm system installed, a 
fire would never be able to get to an uncontrollable stage, 
There are many systems of fire alarms which have been in 
existence for years which have not by any means received 
the support or commendation they deserve. I think you 
will agree with me that it is quite obvious that a reliable 
automatic indicator is a very necessary and desirable arrange- 
ment for the protection of any premises from fire. 

People who have not experimented with chemical fire 
extinguishers can have no idea of their value, and I should 
strongly advise any persons desirous of fire protecting 
apparatus to inquire or experiment with this class of 
extinguisher. | 


Fire Protection. 


A Contradiction. 

Referring to a paragraph in your issue of the 18th inst., 
we should be glad if you could kindly state in your next 
issue that the negotiations for our works are not “ off,” and 
also that we made no “overtures” to the lTuddersfield 
Committee. 

Witting Bros., Electrical Engineers 
and Contractors, Limited, 
Н. R. WITTING, Secretary. 

19, Cannon Street, London, E.C. 

July 21st, 1902. 


Standardisation of Catalogues. 

Now that *standardising " is becoming supreme in the 
engineering trades, I would suggest that catalogues and 
price lists be standardised. Maybe then we could keep 
them in а book-case, The screwmakers might lead off by 
giving usa “booklet” 7 in. x 5 in. instead of a “brochure” 
14 in. x 12 in., which has the appearance of a piece of 
music. 

Edward C. Barton. 

Brisbane Electric Supply Co., Ltd., Brisbane. 

June 13ih, 1902. 


ELECTRICAL MATTERS AT THE LONDON 
COUNTY COUNCIL. 


THE Council decided at the meeting on Tuesday to lend £6,000 to 
the Battersea Borough Council for electric lighting purposes. 

The Tube Railway Hils. -The Parhamentary Committee, in 
reporting on the tube Bills under consideration of Committees of 
the House of Commons, stated that they would take such action аз 
might be considered necessary witha view to obtaining such clauses 
and amendments as might scem desirable in the interests of the public 
and the Council. In addition they would endeavour to assist the 
Committees on the Bills by placing at their disposal such informa- 
tion as was possessed bearing on the questions under consideration. 
This was particularly the case with regard to questions of finance 
arising on the scheme for a through route from Hammersmith 
to Palmers Green, comprised in the London United and 
Piccadilly, City and North-East London Bills. The promoter 
estimated a net profit of £444,097 per annum, which, on 
a capital and mortgage debt of £11,380,000, showed a return of 
3'9 per cent. The Committee were advised that it was open to 
question whether that was not taking a too sanguine view of the 
prospects of the scheme, and they had given instructions for the 
attention of the Committee on the Bills to be specially directed to 
the matter, and for expert evidence to be put forward on behalt of 
the Council. The question obviously had an important bearing ОП 
the raising of capital by the promoters, and the carrying out and 
working of the undertaking; and the Committee had thought it 
right that the Select Committee, before arriving at a decision, 
should be in full possession of "the facts from an independent 
source.” The Committee recommended the Council to approve the 
course adopted by them. 

Mr. G. H. Radford, chairman of the Parliamentary Committee, 
having declined to accept the responsibility for moving the adoption 
of the recommendation, Dr. Napier proceeded to do so. 

Mr. T. McKinnon Wood, as an amendment, proposed that the 
recommendation should be referred back to the Committee. 
doing so, he remarked that the Committee had gone into a matter 
which should rather be left to other persons. He did not think the 
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kind of financial criticism which was proposedzproperly lay in the 
scope of the County Council. . @ - oo 
e Mr. W. Bruce having seconded the amendment, Dr. Napier 
defended the action of the Committee, and said that if the pro- 
moters obtained Parliamentary powers and were unable to raise the 
neceseary capital, it would prevent anyone else from seeking to 
carry out a similar scheme. arenes QUO. Т 
|: The amendment was adopted by 28 votes to 12, and the report 
was, therefore, referred back for further consideration. 
Electric Tramways.— The adjourned report of the Highways Com- 
mittee referred to the desirability of steps being taken to reconstruct 
for electric traction the tramways between New Cross and 
Greenwich. the total length of the lines being about five miles of 
single track. It was estimated that tne cost of reconstruction and 
provision of rolling stock would amount to £105,000, and the altera- 
tions to or rebuilding of bridges to permit of the laying of conduits 
in the carriageways would increase the total expenditure to £114,000. 
The Committee recommended the Council to sanction the outlay 
for the execution of the works, and this was agreed to without dis- 
cumion. It was also decided that the Bridges Committee should 
make the necessary arrangements fur the alteration of two bridges 
carrying roads over railways, 80 as to allow of the laying of conduits 
in the carriage ways. 
Tue Highways Committee expressed the opinion tbat steps should 
de taken without delay for the reconstruction (1) as a double line 
tor electric traction of the present single line between Camberwell 


Green and Vauxhall; (2) of the line between St. George's Circus 
and the junction of Kennington Road with Westminster Bridge 
ton Park Road and 


Road; and (3) of the lines between Kenning 
Brixton Road. It appeared that the Improvements Committee were 
effecting the necessary widening authorised by the Council's Act of 
1901 in Harleyford Road to give sufficient width for the laying of 
а double track, while in certain parts of Camberwell New Road 
and Kennington Oval, where the carriageway is not suffi- 
ciently wide to allow of the statutory distance of 9 it. 
6 in. being left between the outer rail and the kerb, the 
Act authorises the construction of the lines at lesa than that dis- 
tance from the kerb. The estimates for the reconstruction of the 
three sections, and the provision of cables, machinery and cars 
amounted to £73,800, and the Council decided to sanction the ex- 
penditure, and to enter into a contract with Messrs. J. G. White 
and Co. to carry out the work at prices based upon those in their 
existing contract for the Westminster—Tooting lines. 

It was decided, in view of the probability of the tramways in 
Batterser, Park Road, York Road and Nine Elms Lane being con- 
verted to electric traction at an early date, to approve an expendi- 
{шге of £600 for the purpose of making openings in thore roads to 
ascertain the position of water and other mains which would be 
interfered with in introducing the conduit system. 

Large Inerease in Estimates.— The Highways Committee reminded 
the Council of the approval given їп February, 1901, t» estimates 
amounting to £623,500 for expenditure in respect of the conversion 
of the Westminster, Waterloo, and Blackfriars lines to Tooting, the 
outlay including the first part of the power station and railway 
ddir gs which it was at that time proposed should be established 
at the Camberwell depót, and the provision of machinery, gene- 
tating plant, and rolling stock. A few months later it was found 
necessary to relinquish the idea of erecting the generating station 
at Camberwell, and to select the Greenwich depot as the site for 
the purpose. since then the estimates had been revised, and it was 
now found that the total amount required was £081,497, as com- 
pared with £623,500. The additional cost was, bowever, almost all 
in respect of worke not provided for in the original estimates, the 
principal items of excess being for the erection of a larger power 
station at Greenwich, and the building of a large new car shed at 
Clapham, which was rot formerly contemplated. The additional 
expenditure relates to (1) roadwork, £12,000 ; (2) Greenwich power 
station, £136,000; (3) river work at power station, £35,000; (4) 
Clapham car shed, £85,000; (5) plant and sub-stations, £64,600 ; 
(6. temporary power station at Loughborough junction, £27,350; 
(7, extra concrete on road works, £19,921 ; and (8) consulting engi- 
teer 8 commission, £2,500. 

In giving a detailed explanation of the additional expenditure, 
the report of the Committee states that the increase in the case of 
the ürst item is due to special work to the value of about 48,000 for 
other lines crossing the Tooting lines, additional rails costing about 
£4,000 for car sheds, and the rise in the price of materials since the 
date of the estimate. The original estimate for the generating 
tation buildings was £100,000, and was for accommodation to be 
provided in Camberwell, in the first section of the buildings, for 
engines of about 10,000 н.р. The first portion of the Gred wich 
buildings will accommodate engines of about 20,000 H.P., and there 
will be considerably more office room than was intended for 
Camberwell: and the height of the engine room at Greenwich is 
greater on account of the larger generating plant to be placed 
there. The additional expenditure which the change of the posi- 
tion of the station to Greenwich involves, will be more than com- 
Peusated for by the more favourable conditions under which the 
nation will be run as regaros the working of condensing engines 
and the handling of coal, while there will also be a saving on capital 
Outlay for feeder cables. The increase in item (3) is owing to the 
more expensive nature of the river work than of the railway siding 
Proposed at firat for Camberwell. Item (4) is for entirely 
den work not contemplated when the original estimates were 
d adi but it will be of the greatest importance to the efficient 

orking of the tramways when reconstructed, and will moreover 
Жы car-shed accommodation for other cars than those to be 
and 3 the Tooting lines. Item (5) is also for sub-station buildings 

ditional machinery not provided for in tbe original esti- 


' 
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Mates. The temporary generating station, item (6), was not com- 


templated when the estimates were prepared. By providing this 
station, however, the electrical working of the lines can be com- 
menced at a much earlier date than if it had to wait for the estab- 
lishment of the station at Greenwich. Practically all the plant for 
the temporary generating station will be utilised avain at Greenwich 
or elsewhere. The amount to be sacrificed by the establishment of 
the temporary station will not exceed £10,000; and the saving on 
cost of working the line by electric traction, coupled with the 
extra receipts which are confidently anticipated, is estimated to far 
exceed this amount. The Committee recommended tne Council] to 
approve the revised estimates, but the proposal was adjourned until 
next week. | 

The Council also adjourned the consideration of recommendations 
to approve an expenditure of £152,000 for the erection of car sheds, 
workshops, and a sub-station on land to be acquired at the New 
Cross Gate, and the building of & sub-station at the Camberwell 
depot; and to apply to Parliament for powers to operate omnibus 
services along the routes of any tramways while under reconstruction, 
for a period not exceeding 12 months from the commencement of 


the work. 


THE ELECTRICAL INDUSTRY AND 
TECHNICAL EDUCATION. 


ATTITUDE OF THE LONDON CovsNTY COUNCIL. 


AN important report relating to the application of science to 
industry has just been presented to the London Courty Council 
by the Technical Education Board. The report is the result of an 
inquiry (1) as to the need and present provision for special training 
of an advanced kind in connection with the application of science 
(especially chemistry and electricity? to industry, and (2) as to 
what, if any, developments are needed fo secure efficient training in 
these subjects for senior county scholars and other advanced 
students who desire to qualify themselves to take leading positions 
in scientific industries. The inquiry was conducted by a sub- 
committee, with Mr. H. J. Powell as chairman, and the testimony of 
experienced employers of labour and of scieutiric investigators has 
been heard, whilst written reports have been received from various 
professors. 

In dealing with the loss of business to this country owing to the 
competition of foreign nations, the report cites the rapid develop- 
ment of the various branches of the manufacture of electrical 
machinery in the United Siates, Ge many and Switzerland, and 
refers to the large increase in the imp: rts into Great Britain since 
1890 Dr. Merz, who has had a wide experieuce in coonection 
with electric light and power companies ia the north of Engiand 
as wellas with some foreign manufacturing companies, states that 
althouzh England was formerly ahead in respect to the machinery 
required for contiuuous current work, in alternating current 
work aud for the three-phase and polyphase system of working, 
Germany, Switzerland and America have now got hold of the 
trade. To-day dynamos are imported from America and 
motor-generstors from Zurich. Prof. Arton remarks that 
“If they want a piece of electrical machinery constructed according 
toa well-drawn-out specification English buyers give their orders 
to other countries. For dyna vos manufacturers send to Germany ; 
for magnet steel to Germany or France; for the materials for 
resistance coils to Germany, aud for the paper used for insulating 
underground cables to America. Engineers reguiarly import manu- 
factured articles from America, Germany aud France, uot merely 
because of the lower price, but because they are distinctly b tter 
thar anything that can be obtaiued in this country irrespective of 
price. In fact, in many cases, the article labelled ‘made in 
Germany’ is really sought after by the buyer. Tue reason for 
goirg abroad for such materials as the above, is that the English 
manufacturer has too little idea of the value and importance of 
minute attention to scientific details.” 

Discussing the causes of loss, the report states that wLiist some of 
the witnesses attributed the relative backwardness of : 018 country 
in scientific industries to other causes, they were practically all 
agreed in considering it duc, in the main, to the deficiencies of our 
educatio al system. ‘The electrical industry has undoubtedly 
suffered from the want of sufficient facilities for electrical training 
of advanced character, in its application to particular branches of 
industry. Notwitustand ing that Euglaud was first in the field with 
electrical laboratories for students systematic work, there are now 
no electrical laboratories in England which can compare for com- 
pletenees of equipment with those of Darmstadt aud Stuttgart 
Prof. Cormack observes tbat "although British manufacturera may 
say that they were hampered and restricted by statutes, the 
fact remains that when the chances came in electric lighting 
aud traction, they were unprepared, and now they are 
not taking their proper share in the development of these industries 
The prosperity of electrical engineering in America, Germauy and 
Switzerland can be directly traced to scientiticaliy-trained leaders 
It required scientitically-trained men to develop poly pna-e-current 


machinery, and no one who examined the electrical machinery at 


the Paris Exhibition could fail to be struck with the rapidity of 
progress which is being made all over the Continent.” 

The opinion of Mr. Alex. Siemens is that manufacturers are fully 
alive to the value of high technical training and are encouraging it. 
He summarises his views by remarkiny that for the proper instruc- 
tion of those who desire to qualify themselves to take leading posi- 
tions in scientific industries, mental aud commercial training is 
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quite as necessary as the study of the application of science to 
industries ; and that the success of an industry depends not only on 
the proper training of the leaders, but on a great many other factors 
which are not reached by the teaching of technical colleges 

Mr. J. W. Swan says that in electrical industries the business 
is conducted on an enormously larger scale in Germany than in 
England. As an instance, one of the largest German electrical 
engineering firms had recently on their books orders amounting to 
£10,000,000. The reasons why this country has been left behind in 
industries dependent upon the application of science are many. 
One is the want of thorough education on the part of the middle 
class. A chief reason for our deficiency in regard to the training 
of industrial leaders is want of adequate means of training. 
England is not liberal enough in the provision of educational 
facilities of the highest kind. 

Among other opinions placed before the Committee may be men- 
tioned those of Prof. M. J.-M. Hill. Prof. Fleming, Sir Bernhard 
Samuelson, Sir Henry Roscoe, Dr. Frank Clowes, Prof. J. Dewar, 
Prof. W. Ramsey, Prof. Meldola, Prof. G. Lunge, Dr. T. E. Thorpe, 
Prof. H. E. Armstrong, Mr. H. Bell, and Principal Sir A. Rucker. 

Summing up all the evidence. the report observes that the Com- 
mittee are convinced that the main causes of our relative failure in 
the chemical, optical and electrical industries are the following :— 
(1) The lack of scientific training of the manufacturers themselves, 
and their consequent inability to recognise the importance of 
scientific assistance; 2) the defective condition of our secondary 
education and the consequent lack of sufficiently prepared recruits 
for advanced technological training; (3) the lack of a sufficient 
supply of young men who have been trained not only in scientific 
principles and methcd, but also in the application of science to 
particular industria! processes; (4) the lack of any institution pro- 
viding advanced technological training which is sufticiently 
equipped and endowed to enable it to give adequate attention to 
post-graduate or advanced work. The Committee feel that the 
expenditure required to put London in a position to equip itself as 
well as, say, Berlin, is altogether beyond the range of the sums 
with which the County Council has entrusted the Technical Educa- 
tion Board, and even beyond the amount which it could legally 
spend on technical education. Part of what is wanted, namely, 
the endowment of research as such, is, moreover, possibly outside 
the scope of the Technical Instruction Acts. The matter appears 
to be onc of national concern. In the United States ruch insti- 
tutions are founded by private munificence. The Committee can do 
no more than report the need in the hope that either out of private 
or public funds, something may be done. Meanwhile the Committee 
recommend that the Board should continue its present policy of 
improvirg the amouwt and efhciency of the science training in the 
secondary schools; of enabling the polytechnics to improve and 
extend their chemical and physical laboratories and their electrical 
and engineering workshops; of aiding the university colleges and 
the University of London in their technical departments; and of 
awarding substantial scholarships to deserving candidates of scanty 
means. The Committee are specially impressed by the need of 
higher salaries being provided for science teachers, alike in the 
secondary schools and university colleges, in order to secure 
and retain the best men, and to make them independent of students’ 
fees; by tne desirability of lowering the fees at the University 
Colleges, and by the importance of extending the scholarship ladder, 
in respect of educational students, to a later age than is at present 
customary The Committee do not, however, feel able in the 
present tinancial position of the board, to press any specitic recom- 
mendations. £ 

The Loudon County Council has decided to send copies of the 
report to public libraries and authorities, and has instructed the 
Technical Education Board to report as to the steps it proposes to 


take in order to give practical effect to the suggestions contained in 
the report. 


oe 


PARLIAMENTARY. 


Rossendale Vallen Tramwous,—This Dil, which authorises the 
Rossendale Valley Tramways Company to extend their under- 
taking, was on Thursday last week before the Chairman of Ways and 
Means in the House of Commons, and the measure being unopposed, 
was order to be reported to the House. 

Wrerham District Tramways.—The Unopposed Bill Committee 
of the House of Commons on Thursday last week ordered this Bill 
to be reported to the House after the preamble had been formally 
proved. The Lill empowers the Wrexham and District Electric 
Tramways Company to construct new tramways and work the present 
system by electricity. | | | 

Leicester. Corporation Bill.—The Omnibus Pill of the Leicester 
Corporation which gives power to reconstruct tramways for electrical 
working, and to purchase tramways outside the borough by agree- 
ment, was before the Chairman of Ways and Means in the House of 
Commons on Thursday last week, and was ordered to be reported 
for third reading. 

North Stafordshire Tramways.—The Bill empowering the North 
Staffordshire Tramways Company by virtue of powers conferred on 
them in conjunction with the Potteries Electric Traction Com- 
pany to work their tramways by electricity, passed through the 
Committee stage of the House of Commons on Thursday last week. 
The Bill has already passed the House of Lords. | 

Electric Lighting Provisional Order (No. 5).—Thig Bill, which con- 
firms Board of Trade Orders to Ardsley, Barton Regis, Blayton, 
Chester-le-Street, Courch Stretton, Lees, Lower Bebington, New- 
burn, Seghill Earsdon and Tynemouth, and Stirley, was last week 


before the Chairman of Ways and Means in the House of Commons 
ая an unopposed Bill, and was ordered to be reported to the House. 
The Bill has already passed the House of Lords. peng 
Electric Lighting Provisional Order (No. 6) Bill.—On Thursday 
last week this Bill, which has already passed the House fof Lords 
came before the Unopposed Committee of the House of Commons, 
and was ordered to proceed. The Bill confirms orders granted b 


the Board of Trade to Carnoustie, Dumbarton, Glasgow бшш 


Park), Govan, Nairn aud St. Andrews. 8 peed 
Finchley Improvement Lill? has passed the House of Lords 


Committee, presided over by Earl Morley, as an unopposed 
measure. 

Whitechapel and Bow Railway Bill.—On Thursday last week, 
this Bill was before Lord Morley's Committee of the House of Lords, 
and being unopposed, was ordered to proceed. 

London, Tilbury and Southend Rathray Bill.—This Bill was before 
the House of Lords’ Committee on Unopposed Bills on Thursday 
last week, and was ordered to go for third reading. T 

Hastings Tramways.—The Hastings Tramways Bill, in its modiñed 
form, passed the Chairman of Ways and Means of the House of 
Commons on Thursday last week as an unopposed measure. ac 

Edgware & Hampstead Railwau.—The Edgware & Hampstead 
Railway Bill came before a Select Committee of the House of 
Commons, presided over by Mr. Asbton. It was stated, however, 
that opposition had been withdrawn, and consequently the Bill will 
come before the Chairman of Ways and Means. (f 

Saddleworth and Springhead. Tramwaus.—The Standing Orders 
Committee of the House of Commons have reported that in the case 
of the above Bill, Standing Order No. 127, in the case of the petition 
of the Limehurst Rural Council against the Bill, ought to be dis- 
pensed with. 

Leeds Corporation Tramirays —'Yhe London and North-Western 
Railway Company have deposited a petiticn in the Private Bill 
Office of the House of Commons praving to be heard in opposition 
to the Leeds Corporation Tramways Order in Tramways Orders 
Contirmation Bill No. 2. 

Tramicaus Orders Confirmation (No. 1) Bid. — All opposition has 
been withdrawn to the Orders contained in this Bill, and it will 
accordingly go before the Unopposed Committee of the House of 
Commons, The districts dealt with are Cheadle and Gatley, 
Brighton, Lees, Southport, Stockport and Sunderland. 

Pontupridd Tramuaus,—The Taff Vale Railway Company anda 
number of froutagers have deposited a petition in the Private Bill 
OtBiee of the House of Commons, asking to be heard in opposition 
to the Pontypridd ‘Tramways Order contained in ‘Tramways Orders 
No. 2 Bill. 

Electric Lighting (London) Lbill.—The Notting Hill Electric 
Lighting Company have petitioned, asking to be heard against the 
Electric Lighting (London? Bill This is the Bill introduced by 
Mr. Gerald Balfour, dealing with the electric lighting areas in 
connection with the London Government Dill. 

Wigan Corporation Hill. A Select Committee of the House of 
Commons, under the chairmanship of Mr. Heywood Johnstone, on 
Friday considered this Bill, which, amongst other things, confers 
powers on the Corporation in regard to the acquisition and construc- 
tion of tramways, light railways, &c. Mr. Lloyd appeared for the 
Corporation, and stated that the lease of the tramway company 
expired in 1916. At present the company worked the southern part 
of the system bv steam, while the Corporation worked the northern 
part by electricity. This led to great inconvenience, and an agree- 
ment had been come to whereby the company surrendered the 
remainder of their term for £45,000. There was no opposition to 
the tramway portion of the Bill, and the Committee passed the 
preamble of the Bill. 

The Tube Kailicaus.—On Thursday last week the General Com- 
mittee of the House of Commons on Railway and Canal Bulls, 
determined the order in which the Tube Railway Bills should be 
dealt with in Committee. As was the case in the House of Lords, 
there will be too groups. In the first group will be comprised the 
Great Northern and City, the Baker Street and Waterloo, the 
North-West London, and the Charing Cross, Euston and Hampstead 
Railways. The second group will comprise the Great Northern and 
Strand, the Brompton and Piccadilly Circus, the London United 
Electric, and the Piccadilly, City and North-East London Rail- 
ways. There will be a good deal of opposition to the Bills. 

On Friday the Court of Referees, presided over by Mr. 
Parker Smith, sat to decide various applications for locu 
standi against the Tube Railway Bills now before the House of 
Commons. | 

Mr. FREEMAN, K.C, appeared on behalf of the Metropolitan 
Railw K Company to be heard against the Brompton and Piccadilly 
Railway Company. The grounds upon which the petition was 
presented was that the company were landowners, and the pro: 
posed line would also be a competitor. After consideration, the 
Committee decided to allow a locus. 

With regard to the claim of the Hyde Park Hotel Company, the 
Committee decided to allow a locus with respect to Clause 11 only. 

Mr. Barrour Browse, K.C., supported the claim of the London 
United Electric Railway Company to be heard against the Brompton 
and Picaddilly Circus Railway. He pointed out the delay which 
had occurred in the construction of the company. Sir Ralph 
Littler, K.C., said the company still had two years in which to 
complete the line, and all the capital was subscribed. Mr. Balfour 
Browne denied that this was the fact. Sir R. Littler replied that 
Mr. Yerkes had sworn that all the capital was subscribed. The 
Committee allowed the locus. | 

Mr. Vesey Knox applied on behalf of the Piccadilly, City and 
North-East London Railway for a locus against the same line, and 
this the Committee allowed. 


Mr. Ремвив, K.C., next applied for a locus on behalf of the 
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London County Council to be heard against the London United 
Electric Railways Bill. He asked for the right to appear against 
the Bill generally. After some argument, the Committee acceded 
to the application. | 

The application of the Central London Railway Company to 
appear against the proposed railway from Clapham Junction to the 


ble Arch was disallowed. 
It was stated that the objection of the London County Council 


to the Great Noitbern ard City Railway Bill had been withdrawn. 


London County Council (Subways and Tramways) Bill.—On 
Tuesday a Select Committee of tte House of Lords, presided over 
by the Earl of Yarborough, considered the above Bill, which 
empowers the L.C.C. to construct and use the subway and tramway 
between Theobald's Row and the Victoria Embankment, and to 
confer further powers on the Council with reference to subways and 
the laying of tramways therein.— Mr. Erskine Pollock, K.C., who 
represented the L. C. C., said the idea of shallow tramways was novel 
to England, although they had been successfully worked in America 
and on the Continent.. The County Council were now con:tructing 
a new street from Holborn to the Strand, and it was proposed to 
construct a subway under the street in which all pipes could be laid 
as well as tramways, and by these means the continual opening of 
the streets, and the consequent interruption of traffic, would 
be avoided. He pointed out that in Paris such a subway had 
been very successful, and also in Boston, in the United States. At 
present the Council had power to construct the subway from 
Holborn to the Strand, but they had not the power to lay a tramway. 
Dealing with the petition of the Great Northern and Strand Rail- 
way Company, who were the only petitioners againet the Bill, Mr. 
Pollock said the company had obtained Parliamentary powers to 
construct а tube railway from Finsbury Park io the Strand, part of 
which line would be laid under the new street, but a condition was 
attached that the tube should not be commenced under the new 
street without the consent of the Council. Now the company 
wished to obtain better conditions than they were contented with in 
1899, and alleged that they would be subjected to unfair rate-aided 
competition. He contended that the railway company would be in 
no worse position, for the subway was already sanctioned, and 
there would be no added difficulties in the laying down of the 
tramway. In conclusion, counsel pointed out that when before the 
House of Lords, the power to carry the tramway from the Strand to 
the Victoria Embankment was struck out.—Mr. J. W. Benn, chair- 
man of the Highways Committee of the L.C.C , gave evidence in 
support of the Bill. Mr. J. A. Baker, vice-chairman of the High- 
ways Committee of the L.C.C., who visited America and inspected 
the shallow underground system of tramways, spoke of the great 
advantages tbat would be conferred on the public by their adop- 
tion.—Mr. Maurice Fitzgerald, chief engineer to the L.C.C., was 
also called, and said it was estimated that the cost of the proposed 
works was £253,000, while the land would cost £70,000. "There 
would be no outside passengers on the cars. He saw no 
reason why the works of the Great Northern and Strand 
Railway ehould not be carried on concurrently with the 
construction of the subway.—Mr. Balfour Browne, К.С, 
then addressed the Committee on behalf of the Great 
Northen and Strand Railway Company, and pointed out 
that the conditions were changed since 1899, inasmuch as the 
County Council now proposed to compete over part of the com- 
pany's intended route. All he asked for was that the company 
should be allowed to proceed with the work without waiting for 
the consent of the Council. The Committee announced that they 


found the preamble of the Bill proved. 


LEGAL. 


RESPONSIBILITY FOR ACCIDENTS—Coun1y Сосвт or Ersom. 


Brrore Lauriston Batten, Esq, sitting as Deputy Judge for the 
Hon. A. Russell, the case of Fidler v. the Electrical Power Dis- 
tribution Company, Limited, was corsidered. 

The facta of the case are these:— Emily Fidler, wife of Joseph 

Fidler, plumber, of Sutton, sued the company for compensation in 
consequence of her slipping upon a pathway in the Carshalton 
Road, through tbe alleged neglect of the company in leaving the 
path inan unsafe condition after laying electric mains. 
_ The plaintiff was represented by W. Addington Willis, Esq., 
instructed by Mesers. Spencer, Gibson & Son; and the defendant 
company by T. E. Haydon, Esq., instructed by Mr. Montgomery 
White. Mr. George Offor, Parliamentary secretary, attended to 
watch the case for the company. 

When the case was called, Mr. Нлурон made a preliminary 
objection, claiming that the company could not be held to be re- 
sponsible, and suggesting that the case might be shortened, as it 
ө not be necessary to go into the merits of the plaintiff's 


The learned counsel pointed out tbat under the 16th Section of 
the Electric Lighting (Clauses) Act, 1899, the street authority may 
give notice of desire to break up streets, &c., on behalf of under- 
takers, that these powers were embodied in the provisional order 
pae to the company in 1899, and in June, 1901, the Urban 

Council of Carshalton gave the notice of their intention to 
exercise the right of reinstating the road. | 
Com company grids s Иш Henley's Telegraph Works 
, , mains, they being responsible for any 
теш] or 
10 days after ош hy their works during construction, and f 


This contract was completed on January 8th, when the reinstate- 
ment of the roads was undertaken by the Carshalton Urban District 
Council, who commenced to repair the footway on January 21st, 
and continued till February 10th, when frost caused a stoppage 
until February 26th. | 

The alleged accident occurred оп the night of February 22nd. 

CouNSEL contended that, under these circumstances, the company 
were not liable, and quoted Hewitt v. Nottingham Tramways Com- 
pany (12 Q.B.) and Alldred v. West Metropolitan Tramways Com- 
pany, 1891 (2 (0 B.), which decided that a tramway company which 
has entered into a contract with the road authority whereby such 
authority has undertaken the repair of the portion whicb, 
under Section 128, the tramway company had to repair, the 
tramway company is not liable for injuries occasioned through non- 
repair of such portions of the road, and in Barnett v. the Mayor of 
Poplar (1901—2, K.B, 319) it was decided that the liability, even 
for non-repair, is transferred to the road authority. 

CouNsEL contended that the principle of these cases applied 
to the present one, and that the Urban District Council of 
Carshalton were the parties responsible if anyone was. 

Mr. Wilis, for the plaintiff, contended that the company was 
responsible for any neglect of the street authority ; but said that the 
defence had been sprung upon bim, and he had not had an oppor- 
tunity of looking into the cases. 

Tbe formal documents were put in—viz., the notice from the 
Carshalton Urban District Council, the receipt for £150 paid to 
them by the company as security for the cost of reinstatement of 
the paths, the provisional order, and tbe contract with the cable 
company. 

The Judge elected to allow the case to proceed, and the evidence 
of tbe plaintiff, supported by the occupier of the house opposite to 
which the accident occurred and four other witnesses, established 
the fact that Mrs. Fidler had slipped on the pathway during a 
heavy rain on the evening of February 22nd, sprained her ankle, 
and been severely bruised, for which she claimed 20 guineas com- 
pensation and expenses. 

On the other hand, it was proved by Mr. William Willis Gale, 
surveyor to the Carshalton Urban District Council, that when 
Henleys finished their work, he gave general orders to his foreman 
to fill up any inequalities in the path through subsidence or other 
causes; these were regularly attended to, and no complaints ever 
reached him or the Council of the state of the footways, and if any 
dangerous hole bad existed, he or his men, being constantly on the 
roads, would have seen and remedied it. The work of tar paving 
was stopped between February 10th and 26th, owing to the frosty 
weather, but sand was put down on the roads and patbs on 
February 12th, 15th, 16th, 17th and 18th during the frost; 
the weather then became wet, and with a chalky sub-soil 
during heavy гаір, the path would be slippery. The trench 
was бе in with chalk and then with gravel; it would subside 
after a heavy rain and show such a hole as described (about 

1j in. deep). 

In reply to the Court, he stated that he considered that the 
liability of the Council would commence after the filling in was 
consolidated, and that no change in the road was apparent after 
Henle y: Lad finished, and that it was the duty of the company to 
keep tbe paths in proper order until consolidated, and ready for 
reinstating. 

Mr. Reason, foreman, said that the trench, as left by Henleys, 
was practically level, and did not shcw any want of proper filling 
up by them. 

Mr. Connor and Mr. Cousins, labourers in the employ of the 
Urban District Council, corroborated the foreman as to the sanding 
of tke reads and paths, filling up little holes, &c. 

Mr. Kirk, in the employ cf Herleys, proved tbat the work was 
finished on January 7th or 8th. He superintended the filling in 
Icavirg the paths in as perfect а condition as could be with a tem- 
porary reinstatement. The actual spot where the accident occurred 
was properly filled in, the centre being about 4 in. higher than the 
sides; the pathway was not lumpy 

Mr. HaypDon, commenting upou the cvidence, conterded that no 
evidence had keen produced of any negligence on the part of the 
company. 

Mr. WILLIs, for the plaintiff, contended that the company were 
responsible for breaking up, re-instating and making good, the 
street authority orly undertaking to put on the asphalt top, and 
that Mr. Kirk acccpted responsibility ; also that the arrangement 
with the Urban District Council of Carshalton was not an abeolute 
transfer of liability from the time they gave the notice. 

In delivering judgment, the Deputy JUDGE said that the plaintiff 
had met with an accident owing to the improper state of the road, 
and he considered the amount of the claim a fair one. As to the 
question of negligence, if it was the fault of the contractors in 
filling in the trench, the deferdants would be liable for the 
nnisance, even if transferred to the contractors. But the neglect, 
in his judgment, was on the part of the Carshalton Urban District 
Council, and the accident was due to their failure. 

Judgment for the defendants. 

On the question of costs, defendants waived them upon an agree- 


ment that there wovld be no appeal. 


TAYLOB, Tunnicuirr & Co., LrurrEp, Haney, v. MaRCOINA'S 
PATENTS, LIMITED, SALFORD. 

His Honour Judge Mulholland, K.C., sitting at Hanley County 

Court on Friday, heard a case in which Mesers. Tay lor, cliff 

and Co, Limited, of Hanley, claimed the sam of £11 4s. from 

Mercier’s Paten‘e, Limited, manufacturers of electrical specialities, 


252, Chapel Strect, За rd. 
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Mr. Swerd appeared for the plaintiffs, and Mr. Tanner for the 
defendants. In 1897 the defendants applied to the plaintiffs for 
terms for making 12 dozen electric boxes. Terms were quoted 
which the defendants considered rather high, but they sent an order 
for the goods to be made, stating that they would only take 
4} dozen at once, leaving the others in the hands of the plaintiffs till 
next year. The defendants had not sent for the remainder, and now 
refused to take them. The articles were manufactured for a special 
pupo to a special pattern, and the plaintiffs submitted tbat the 

efendants had not taken the goods in a reasonable time. Mr. 
Tanner raised the objection that the plaintiffs were suing as Taylor, 
Tunnicliff & Co., Limited, я company which had been voluntarily 
wound up, and was, therefore, non-existent. Mr. S werd, in reply, 
maintained that it had not yet been struck off the rolls. Ніз 
Honour overruled the objection, and amended the claim to Taylor, 
Tunnicliff & Co., 1901, Limited. Judgment was given for the 


plaintiffs for £10 6s., his Honour refusing Mr. Tanner leave to apoeal 
on the technical point. 


Tyson v. MANCHESTER CORPORATION. e 


Ат Manchester Assizes on July 17th, the Manchester Corporation, as 
owners of the electric cars in the city, were sued by Robert Henry 
Tyson for damages for personal injury. 

On the previous day the jury failed to agree. 

The evidence in eupport of the claim was to the cffect that as tbe 
plaintiff, who was a coachman, was riding horselack in July, 1€01, 
his horse became во frightened at the approach of a car that he was 
thrown off. One of his feet got under the wheels of the car, and 
was so badly injured that the greater part of it had to be amputated, 
with the result that he had to give up his occupation. 

In defence, it was urged tbat the accident did not occur until the 
car was actually abreast of the hcre. The car did not touch the 
animal, which reared and threw its rider under the car. 

A verdict in favour of the plaintiff for £460 was received, and 
judgment was entered accordingly. 


NATIONAL COMPANY FOR THE DISTRIBUTION OF ELECTRICITY BY 
SECONDARY GENERATORS v. GIRBS AND ANOTHER. 


Tuis case came before the Court of Appeal composed of Lords 
Justices Vaughan-Williams, Romer and Stirling on Monday last 
on the appeal of the defendant, Madame H. O. Ruelli, from an 
order of Mr. Justice Cozens-Hardy in the Cbancery Division, dated 
July 11th, 1901. 

Mr. Earle appeared for the appellant, and Mr. Fletcher Moulton, 
K.C., and Mr. Gore-Brown, K.€., for the respondent company. 

Inthe result, after argument, their Lordships, without calling upon 
counsel for the respondents, held that the plaintiffs were not to be 
prejudiced in the present action by the proceedings in France, and 
dismissed the appeal with costs. 


BROMPTON AND PiccaDILLy Crrevs RarLway COMPANY. 


AT the Mansion House, on Saturday last, the Brompton and Picca- 
dilly Circus Railway Company applied to the Lord Mayor for a 
certificate under the Lands Clauses Consolidation Act to enable the 
company to put its compulsory powers of purchase into operation. 
The Times report says that Mr. Sheldon appeared in support of the 
application, and said that as the company could not get the money 
from the public it had entered into an agreement with a contractor 
to make the line in considcration of the capital stock and debenture 
stock being issued to that vontractor. The contractor agreed to 
make the railway, to acquire the land necessary, and to take over 
the company's liabilities in respect to Parliamentary deposits and 
other liabilities. It was consequently exactly the same thing as if 
the company went to the public to get the money to pay the con- 
tractor. The object of the section of the Lands Clauses Consolida- 
tion Act under which the application for the certificate was made 
was to prevent a man from being bound to sell his land compulsorily 
without some definite guarantee that the land would be made use 
of and not left derelict. The contractor for the making of the 
railway was originally the Metropolitan District Electric Traction 
Company, Limited, but the contract had since been assigned over 
to the Underground Electric Railway Company, who accordingly 
now stood in the shoes of the Metropolitan District Electric Trac- 
tion Company. The capital of the Underground Electric Railway 
Company was five millions, of which £1,200,000 had beeu paid up, 
and another 400 000 was to come in August, making £1,600,000. 
It was avery responsible company, it had very wealthy people 
behind it, and it was in every way of a most solvent character. It 
was very largely interested in tube railways, and it meant to carry 
out this undertaking. The line was actually in process of construc- 
tion. They now wanted station sites, and they wished to put their 
compulsory powers into operation to acquire land for the purpose. 
Documentary evidence was handed in in support of the application. 
The Lord Mayor granted the certificate asked for. 


— — — —————ÀÀ 


BRITISH PIONEER. ELECTRIC LIGHT AND POWER COMPANY OF 
Inpta v, BINGHAM. 


In regard to the report of this case, which appeared in our last issue, 
our reporter was compelled to report the decision in very brief 
8. . . а 
M Justico Byrne went into the matter in great detail in the 
course of & lengthy judgment, but we understand that our account 
Mmitted to mention ons of the most important pointe therein, vie, 


the defendant's revocation of the power of attorney which he gave 
to the company. Plaintiffs sought to have this revocation 
cancelled. The judge decided, notwithstanding the use of the word 
“ irrevocable " in the arrangement, “that this is not an irrevocable 
power of attorney in the sense that Mr. Bingham was entitled to 
revoke, and I am not, therefore, prepared either to make a declara- 


tion that he was not entitled to revoke, or to grant any injunction 
upon that footing." 


OUR LEGAL QUERY COLUMN. 


— — 


[ Questions addressed to th» Editors for insertion in this column should 
be written on one side of the paper. Free use of fictitious nam, gc, 
may be made, Answers are furnished by a duly qualified lawyer 


but the Editors cannot undertake to be responsible for the accuracy of 
the views which he may express.) 


“E, M.“ writes:—''I am a patentee of a device which was worked 
out at the expense of the Corporation in whose service I am, but 
was sold to a manufacturing company, who allow me a percentage 
on all sales except in the case of work done for the said Corporation. 
In the event of my discharge from the service of the Corporation, 
would the latter have the right to continue using my invention 


without paying me a royalty?“ 


„The answer to the above query is a little difficult to arrive at, 
for the reason that our correspondent does not say to whom the 
manufacturing company paid the purchase money. Jt must be 
assumed, however, trat E. M." is the owner of the patent, which 
he allows the manufacturing company to work for a consideration. 

In these circumstances the question becomes narrowed to this: 
Has an emploreé, who works out a patent at the expense of his 
employer, the right to all the property in the patent? In allowing 
the Corporation to use the patent frec at present,“ E. M." seems to be 
the grantor of a licence which, not being under seal, is revocable at 
any time. It was decided in Heald's case (8 R. P. C., 430), that an 
employé was entitled to have a patent scaled in his own favour, 
although the company in whose employment he was contended that 
his discovery had been made while occupied in their business. It 
would seem from this that the mere fact of the invention having 
been worked out at the expense of the Corporation by whom our 
correspondent is employed does not affect the question, and that he 
is not bound to allow them to usc it free of cost. 

Before standing upon his strict legal rights, " E.M." would do well 
to conside r the terms of his agreement with the manufacturing com- 
pany. If it is a term of that agreement that the company are to 
re at liberty to supply the Corporation with the invention, and if 
the company have hitherto supplied the invention to the Corpora- 
tion, who are at liberty to work it without payment of royalty, any 
modification of the arrangement between our correspondent and the 
Corporation may lead to a breach of his agreement with the 
company. 

This is but a secondary consideration. With reference to the 
main question, there is no duty cast upon ' E. M." to grant the 
Corporation a free licence for all time. 


BUSINESS NOTES. 


Annual Outings.—The second annual picnic of Veritys 
Manchester branch was held upon July 5th, and took the form of 8 
trip to the Dukeries. A special saloon tock the party to Workeop, 
where breakfast and four-in-hand brakes were waiting. The drive 
through the three well-known estates was а most enjoyable one. 

On Saturday last, 19th inst., the employés of the Hart Accumu- 
lator Company, Limited, held thcir aunual outing at Epping, 
Essex. A very enjoyable day was spent. 


Auction Sale.—At Hammersmith on July 31st, Messrs. 
P. Huddleston & Co. will sell a large quantity of electrical apparatus, 
also five gas engines, machine toola, &c., of which a detailed 
announcement appears in our advertisement pages to-day. 


Bankruptcy Proccedings,—Ata sitting of the London 
Bankruptcy Court held on Wednesday before Mr. Registrar 
Giffard, an application for an order of discharge was made by 
Fredk. Herbert Berry, electrical engineer and electrical wire manu- 
facturer, who for many years carried on business at 14a, Clerken- 
well Green. Mr. E. L. Hough, Senior Oflicial Receiver, reported 
that the debtor: failed in December, 1901, with liabilities 
£4,639 19s. 8d. and assets expected to realise £110. In March, 
1896, the applicant transferred his brsiness to a limited company, 
which was formed with a nominal capital of £6,000 to acquire and 
work it. Only £45 was subscribed in cash towards the share 
capital. The sale consideration was agreed at £6,000, and was 
received asto £3,000 in debentures and £3,000 in shares. A large 
proportion of both classes of sceurities was transferred by the 
debtor to his wife in March, 1901, in consideration of a small sam 
of about £50 then handed over, and in satisfaction of moneys 
previously advanced by her to him. The applicant а 
as managing director cf the company, but for some time prior to 
the failure very little, if any, business was transacted, and his salary 
of £200 a year had not been paid. In 1897 the debtor commen 
to speculate in public house property with а view to resale at A 
profit, He attributed his failure mainly to losses sustained in 
trading at the various public houses which he purchased, and тм 
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unable to sell. The assets reported by the Official Receiver were 
(1) insufficiency of assets to pay 10s. in the £ to the creditors ; (2) 
imperfect books: (3) rash and hazardous speculations. After 
hearing Mr. Hutchins in support of the application, his Honour 
upbeld the report and imposed a further suspension of two years and 
s half. Order entered accordingly. 

Under the failure of Carl Vigant De Falbe, lately carrying on 
business as the Electrical and General Contracting Company, 17, 
Shaftesbury Avenue, W., the first meeting of creditors was held on 
Tuesday at the London Bankruptcy Court, before Mr. Е. L. Hough, 
Senior Official Receiver. The receiving order was made on the 
8th inst., at the inetance of Mr. S. M. Russell, a creditor for £120. 
The act of bankruptcy cited in the petition was the failure of the 
debtor to comply with the requirements of a bankruptcy notice 
duly served upon him. The chairman reported that no statement 
of affairs had been lodged, and so far as he could gather, there was 
no estate of value, the debtor having assigned all his assets to a 
Mr. Mills last November. He attended for his preliminary exami- 
pation, but seemed to know little or nothing about his affairs. The 
appointment was adjourned for the debtor to obtain further infor- 
mation, but he failed to attend on the next occasion, and the 
examination was conseauently still incomplete. It showed, so far 
as it went, that the debtor had failed before. He was adjudicated 
bankrupt in December, 1896, but in May, 1900, the proceedings 
were annulled, the debts having been paid in full. The accounts 
submitted at the private meeting last November showed liabilites 
£1,620, and assets valued at £2,900. The trustee under the deed of 
assignment then executed took possession of the stock, book debts, &c., 
and the debtor's household furniture had been realised by the bill of 
sale holder. Mr. Hawkins said he appeared for the petitioning and 
geveral creditors, who wished him to act as trustee, with a view to 
testing the validity of the deed of assignment. The creditors had 
been unable to obtain any information from the trustee, and four 
petitions which had since been lodged had been settled. The 
debtor was not in attendance at the meeting, and a resolution was 
passed for the estate to be wound up in bankruptcy by Mr. E. H. 
Hawkins, 3, Barbican, E.C., acting as trustee, assisted by the fol- 
lowing committee of inspection, viz. :—Mr. Alex. Cahill, Mr. S. M. 
Russell, and Mr. James Clifford Browne (Rowland Carr & Co.). The 
public examination of the debtor is appointed for August 6th. 
Appended is а list of the principal proofs tendered by creditors, 
vit. :—A. Cahill & Co., £34 5s. 9d. ; A. H. Hunt, £11 19s. 3d. ; Row- 
land Carr & Co., £138 3s. 11d. ; S. M. Russell, £120 158. 10d. ; Sun 
Electric Company, Limited, £28 6s.; Union Cable Company, £71; 
Verity Bros., £14 148. 1d. 

Catalogues and Lists,—Mr. James Littauer has removed 
his offices to 72, Finsbury Pavement, E.C., where he wishes all 
communications to be addressed in future. Не has issued some 
new price lists of wires and cables, electric fan motors and pro- 
pellers, and various switchboard instruments. Mr. Littauer is sole 
agent for the Kabelfabrik Actien-Gesellschaft, of Vienna; Dr. Max 
Levy, of Berlin; and Dr. Paul Meyer, Actien-Gesellshaft, and he 
keeps a large assorted stock of the various sizes of cables and wires, 
fan motors, ammeters and voltmeters for immediate delivery. 
Price lists may be obtained on application. 

A new catalogue of. insulated wires and cables has been issued by 
Messre. Isidor Frankenburg, Limited, of Salford. Full particulars, 
also prices, are given in table form of single and twin vulcanised 
indis-rubber wires and cables, also light insulations and jointing 
materials. 

Coronation Illuminations, — Messrs. Johnson and 
Phillips have a stock of searchlights, which may be hired or pur- 
chased outright for Coronation illumination purposes. 


Cricket Match. —A cricket match was placed on Satur- 
day last at Clifton Junction between the Chloride Electrical 
Storage Company's Cricket Club and the Tudor Accumulator Com- 
pany's Cricket Club, which ended in a win for the “Chloride,” the 
result being—'' Chloride“ 42, Tudor“ 34. After the match the 
Chloride Club entertained the visitors at tea. 


Dissolutions and Liquidations,—The note in onr last 
issue with reference to the liquidation of the Hiram Maxim Lamp 
Company has no reference to the Sir Hiram Maxim Electrical and 
Engineering Company, Limited. 

Inthe Chancery Division of the High Court of Justice on Thursday 
last week, Mr. Justice Buckley, sitting for the disposal of companies 
Winding up business, had before him a list of 52 petitions which 
bad been standing over generally from various dates between 
January, 1893, and December, 1901. His Lordship had previously 
announced that unless anyone appeared, the petitions would be 
disposed of, andon Thursday most of them were dismissed. These 
included a petition by Glyn, Mills, Currie & Co. to wind up the 
River Plate Electric Light and Traction Company, Limited, and a 
Petition in connection with the Accumulator Syndicate, Limited, 
which had becn standing over since December last. 

An account of the liquidation proceedings of the Bute Electrical 
Manufacturing Company, will be given at a meeting to be held at 
‘ardiff on September 8th by Mr. R. Leyshon, liquidator. 

Creditors of the Trafford Power and Light Supply, Limited, 
Pa send particulars of debts, &c., to Mr. E. E. Johuson, 78, King 
те. Manchester, liquidator, by September 6th. 

Мезете, F. S. Thomas and R. Н. Stimpson (Saxonia Electrical 

| Company, engineers and electricians, Greenwich), have 
жака partnership ; Messrs. F. S. Thomas and 5. T. Smith will 

de the business under the old style. 


Edinburgh Museum, — А very fine installation of 


recently been put in at the Museum of 
industrial Arta, Bdinburgh, by the National Electric Wiring Com- 


pany, to the designs of Mesars. Buchan & Hogarth, for H.M. Board 
of Works. Ninety-two 1,000-c.p. arc Jamps were used in the great 
halls, suspended from the roof by specially-designed brackets, 
supplemented by 32 inverted arc lamps under the galleries. About 
600 ordinary glow lamps have been used for lighting the workshop, 
store, oftices, &c., and 50 Nernst lamps in the corridors; 154 miles 
of cable and 114 miles of iron pipe were used in carrying out tbe 


work. 
Electrical Wares Exported. _ 
WEEER ENDING JULY ?3RD, 1901. Wask aupa JULY 22xp, 1902. 


Alexandria .. Value £2,730 Alexandria. s .. Value £19 
Amsterdam.. d xe 110 " Teleg. mat. 656 
Barcelona. es ae p 73 Amsterdam.. js "T . 123 
Bombay = ae ia es 71 Anckland . ee . . . 1,298 
„ Teleg. mat. .. 329 Bangkox „ “ger ee 15 
Brisbane " .. .. 407 ` Bombay se e wes e 2 
Buenos Ayres. Teleph. fittings — 650 : 5 Teleg. mat. .. . ) 806 
Calcutta bs os ae .. 1,03 Calcutta 2 ee . 184 
" Teleg. wire. oo 8 | Channel Islands .. .. 40 
Cape Town .. ds rs ee 121 | Colombo. Teleg. mat... . 106 
Chri: tehureb ss due ‚жы 20 Copenhagen. Flee, cable . . 1,081 
Christiania, Teleg. wire “> 10 » Teley. wire - 99 
Colombo Х " a zs. 200 Durban А 9 m . 710 
Constantinople. Teleg. cable.. (03 Flushing „ 11 
Copenhagen. А ee oy oe 18 | Ghent oe ee ee ee 10 
» Teleg. wire ex. Ld Gibraltar .. — .. 33 
Demerara ae А 480 Hamburg .. T T oe 61 
Durban à e. 713 Hong kong.. Ар 855 .. 789 


n Teleph. apparatus .. 104 Larache .. oe .. 216 


Fremantle . 60 | Lyttleton .. oe ee 
Genoa. Teleg. wire oe oe 15 Melbourne. ee oe ee 924 
Gibraltar .. F^ - sa 91 Moji .. is Us Tm ә 71 
Hamburg. Teleg. mat. .. 228 Nagasaki 58 s ee 500 
Lisbon os oe ae ee 116 New York ae ee ee oe 560 
Port Elizabeth oe ee ee 6-0 Otago . oe oe 70 
Quebcc Ex vs £s as 29 Perth za АР . . 108 
Hotterdam .. 005. o. 680 Port Elizabeth ..  .. . MI 
а Teleg. mat... .. 814 | Rangoon .. - s „ 102 
St. Petersburg. Teleg. cable .. 50 Riga = oe ee eo 68 
Shanghai ..  ..  ..  .. 126 Rio de Janeiro. А . 185 


53 6. Petersburg. Е is 20 


Singapore  .. .. - ee L 
Stockholm. Teleg, wire oe 50 Singapore ee oe ee oe 21 
35 Teleph. cable . 104 Bydney ko .. és ee 1,071 
Sydney as ee ee ез 551 Tokio ee oe > о 20 
Tokio 2 es e se 18 , Vancouver, Teleg. cable 813,000 
Wellington“. ee ee . ә 171 Wellington ee oe oe 531 
Yokohaina .. oe 25 ee 101 Yokohama .. € .. ee 254 


| Yokosaka ee ee t. ee 59g 


Total ee £10,807 | Total ce £823,908 
Foreign Goods Transhipped. 
Brisbane. Teleg. apprts. Value £49 


Elec. apparatus.. 18 
£61 


Gothenburg, 
Total 


— 


Electric Launch. — A trial run of un electric launch, 
built by the Thames Valley Launch Company, Limited, at Wey- 
bridge, took place on Sunday, 13th inst. It is a smart looking 
pinnace, 32 ft. long, intended for use in the Bay of Naples, and is 
fitted with а “ Bee vor Edwards" motor, а battery of 44 Leitner 
cells, manufactured by the Accumulator Industries, Limited, 
Woking, and W. Rowland Edwards's single lever launch gear. With 
this gear a single lever, coming up through the floor of the boat, is 
the only visible machinery. A small spring clip on tbis is depressed 
to turn the current on, and then, by pushing the lever ahead, the 
boat will move ahead at any speed, from dead slow to full speed, 
according to the distance the lever is pushed forward. By pulling 
the lever in the opposite direction, aft, the boat moves similarly, 
but astern. To stop, the lever is pushed into an upright position, 
when the spring clip automatically cuts off the current. A 
side movement of the lever will steer the boat either to port or 
starboard, according to which side the lever is pushed. The boat 
was designed to run 40 miles on one charge at seven miles per hour, 
and this she did very comfortably. We understand that the speed 
of the boat had not fallen off at all at the finish of the run, and the 
voltage, which was 93 volts at the start, was 85 a quarter of an 
hour after the tinish of the run. A number of the company’s and 
private boats are now fitted with this gear, and the company have 
nearly completed a 32 ft. pinnace for the Natal Government. 


Emergency Lighting of Tramcars, — Mr. Hugh 
McGillivray, of Newcastle, has patented an apparatus for the 
automatic lighting of tramcars in case of accident to the regular 
supply of electricity. In the apparatus is an accumulator which is 
constantly kept cbarged by the main current from the overhead 
wire. When the trolley wire becomes disconnected the ordinary 
lights are extinguished, and auxiliary lamps are immediately 
lighted from the accumulator. If three auxiliary lights are fitted in 
а car, they will remain lighted for 10 hours if necessary. The 
British Insulated Wire Company, Limited, and the Telegraph 
Manufacturing Company, Limited, which have recently been 
amalgamated, are the makers of the apparatus, and have made an 
offer to the Newcastle Corporation to instal two in the city electric 
trams and to allow them to remain three months free of charge. 
The cost is from £14 to £16 per car. 


Premier Electrice Lamp.—4A visit to the works of the 
Premier Electric Company, at Huyton Quarry, Liverpool, is 
described in the Manchester Evening Chronicle, The processes by 
which the patent filament is produced are gone into in considerable 
detail. 


Trade Announcements,—Mr. Herbert W. Umney bas 
just opened oflices at 46, King William Street, E.C., where he will 
coutinue to act as representative in London and district for the 
following firms:— W. R. Renshaw & Co., Limited, of Stoke-on- 
Trent; Isaac Storey & Sons, Limited, of Manchester; Pollock, 
Whyte & Waddel, of Johnstone, N.B.; T. D. Robinson & Co, 
Limited, of Derby | and Mason Brothers, of Cradley Heath. 
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What our Consuls Say.— The largest electric trans- 
mission plant projected in any part of the United States, except at 
Niagara Falls, Vice-Consul W. Moore (Ban Francisco) reports, is to 
be developed in Plumas County, California, on the north fork of 
the Feather River. The basins of the Big Meadows and Butte 
Valley are to be converted into reservoirs to store the drainage of 
the watersheds of the Lassen Peak region, which covers an area of 
about 600 square miles, a part of which is within the perpetual 
snow line. These two reservoirs will contain about 10,000 acres of 
land, and the watershed is expected to furrish through them 
120,000 miners’ inches of water, with a capacity for generating 
300,000 кР. The primary purpose of the promoters is stated to be 
the generation of electric power for transmission to San Francisco 
for use in manufacturiog The distance covered by the transmission 
lines, when the project is carried out, will aggregate 250 miles. A 
Philadelphia company is said to have taken the initiative in the 
development of a big electric power plant, utilising the drainage of 
the watershed of Mount Hamilton, the eminence on which the cele- 
brated Lick Observatory is built. The plans of the enterprise 
provide for the conservation of the waters of three streams rising 
on the mountains, the power generated being transmitted to San 
Етапсіѕ20, a distance of nearly 70 miles. ‘lhe two largest com- 
panics in the State of California, Mr. Moore states, are the Bay 
Counties Power Company and the Standard Electric Company. 
The former i3 already delivering power into Oakland, over 150 
miles from the point of generation, and the latter expects to extend 
its lines to San Francisco during the current year. The prospects of an 
abundant supply of cheap eleciric power in San Francisco, Mr. Moore 
fays, are steadily improving. Some optimists, he states, maintain 
that the time will soon come when the watersheds of the Cali- 
fornian mountain ranges will furnish power for all purposes in San 
Francisco at less cost than it can be produced by the cheapest crude 
petroleum obtainable. Whether this is really possible, he remarks, 
remains to be seen; but in the last few years a surprising change 
has taken place in the difficulties relating to fuel. Formerly every 
industry dependent for its success on power obtained from fuel, was 
under a cloud, but now," Mr. Moore states, we appear to be on 
the eve of a new ora in the matter of manufacturing, which could 
not be profitably carried on under former conditions.” 

San Diego.—Vice-Consul Allen reports that the Telephone Com- 
pany bas made great improvements during the past year. It has 
purchased its own home at acost of £2,500, and all the wires 
running into the new building have been placed underground, so 
relieving the city of tome of the unsightly wires and poles, in addi- 
tion to giving better service. The entire trackage of the San Diego 
Electric Railway system, Vice-Consul Allen states, has been recon- 
structed, and has been very thorougnly done. Some 27,000 split 
redwood ties, 6 by 8 in. and 8 ft. long, have replaced the old ties, 
and about 1,200 tons of 60-lb. steel rails have replaced the lighter 
rails. 

Ilamburg.— Consul- General Sir W. Ward reports that an important 
work for extending the means of communication in Hamburg has 
been recently decided upon by the Hamburg Government, which 
corsists in the construction of an electric railway, connecting the 
mcre distant suburban districts with the industrial and business 
quarters of Hamburg. This railway will, to a certain extent, 
supplement the already existing and extensive retwork cf electric 
tramwaysintersecting most parts of the town, but its special purpose 
is to enable the industrial classes, dock labourers, &c., to live in the 
more healthy outlying suburbs by making them easily and cheaply 
accessible, whilst with the same object, cheap and well built 
dwelling houses are as soon as possible to be erected in those 
districts. ‘The project of constructing an electric railway between 
Hamburg and Berlin, Sir W. Ward states, has of late been much 
discussed, but it appears to be uncertain whether a company for 
constructing it has yet been actually formed. It is stated that this 
railway line if built, will have to be constructed so as to pass above 
or below all other already existing railwaye, canals and other means 
of communication. There would be three sets of rails, one having 
to be reserved for ute in the event of one of the other sets requiring 
repairs. The trains would have to run every 10 minutes from 
6a.m. to midnight, with perhaps two intervals of several hours 
when there would be no train service. Each car would be large 
enough for about 60 passengers. The entire distance—about 
180 English miles—could, it is thought, be traversed in about 
80 minutes. The total costs are estimated at about £7,000,000. 

Porto Rico.—The Ponce Railway and Light Company (Porto Rico), 
Vice-Consul Toro reports, has been formed with a reported capital of 
$200,000---about £41,000—and it has already under construction 
an electric railway between the city and port of Ponce, about three 
miles. It is also proposed to run trolleys over some streets in the 
town, in all about 5 miles; fare, all over, 24d. Ihe company will 
also furnish electric light. The electric light plant of the city of 
Ponce, the British Vice-Consul states. continues working successfully, 
the dividend for 1901 beiog 18 per cent. on £12,0C0. Six pumping 
ttations are being constructed in the cane fields of the South Porto 
Rico Sugar Company, each with а capacity of 3,500,000 gallons of 
water per 24 hours, to be obtained from driven wells. These pumps 
are worked by electricity, transmitted to motors at the stations from 
a large electric power house put up at the side of the factory. 

Spa:n.—Reporting on the lead and silver mines of the Almagrera 
range (Spain), Vice-Consul Pecket states that nearly all the prin- 
, cipal mines, which were obliged to stop work on account of being 

flooded, are now being opened out afresh, either by the pro- 
prietary companies, cr by companies formed to take them 
on lease. The largest of the companies—one idomisiled in 
Bilbao—is working, or making p tions for working, no less 
than 80 mines, acd intends to light and зарру motive power 
to work these by electricity. With that object it is constructing 
works at Villar:cos, The power at first will be 600 m, but 


arrangements are made to extend this to 1, 200 н.р. if required. It 
is expected that this installation will be completed this month 
(July) or in August. The activity iu this great mining (entre is 
said to be due entirely to the successful efforts to reduce the water 
in the mines of the General Pumping- Company at its pumpirg 
ttations of El Artiel and Herrerias. On July lst last year the 
company notified the mining societies that draining to the depth 
of 80 metres (263 ft.) below the surface of the Mediterranean was 
satisfactorily accomplished. It is intended to continue the main 
shaft 90 metres further, and to put down at the bottom a new pum 

worked by electricity, and open a gallery communication with it 
for the reception of the water ata depth of 175 metres (575 ft.) 
below the level of the sea. This interesting undertaking will 
necessitate the installation at this depth, in excavations made 
ad hoc, of powerful machinery, including a 70-H.P. steam en ne, 
electric motors, and compressed air plant for perforating, lighting, 
ventilating, and even cooling the rock. The engineers of the 
General Pumping Company, it is stated, are at present engaged in 
preparing the foundations of a large edifice in which it is proposed 
to instal a central electrical station, eo that very shortly electricity 
will be substituted for steam power, and enable the workings to be 
carried on at depths and in p never explored by former miners, 
among whom may safely be included the ancient Romans, who, to 
jadge from the number of lamps and other sntiquities found in the 
Eye workings, were evidently not unacquainted with this rich silver 

eposit. 

The creation of new industries, the working of which is effected 
by electricity, Vice-Consul Davenbill reporte, is being promoted 
throughout the province of Granada (Spain), and at present water- 
power is being utilised in the neighbourhood of Montijecar to gain 
electric energy for the lighting of the town and for the working of 
a flour millin the neighbourhood. 

Canary Islands.— The electric tramway of Teneriffe (Canary 
Islands), Consul Croker states, has been greatly appreciated by the 
public, and has proved very lucrative to the Belgian Company 
which inaugurated it. The line has not yet been extended beyond 
Laguna, but from all accounts it will be carried on to Tacoronte 
within two years, and ultimately to Orotava. In the meantime, 
arrangements have been made by a local British firm to run a service 
of motor cars between Laguna and Orotava. Vice-Consul Swanston, 
reporting on the trade of Las Palmas, states that although improve- 
ments are taking place in all directions, there are two matters which 
hitherto have not received the attention due to them, and have 
tended to debar Las Palmas from aseuring its position as one of the 
most important citiee, and certainly one of the busiest ports under 
Spanish rule. One of these is the scarcity of the towr water supply, 
and the other is the fact that the steam tramway service between 
Las Palmas and Puerto de la Luz (4 miles) leaves much to be 
desired. It is, he states, of the most primitive description, quite 
inadequate for the needs of the two places, most uncomfortable and 
unpunctual and compares most unfavourably witb the excellent 
electric railway in Teneriffe. 

German Electrical Industries.— Consul- General Schwabach, in his 
report on the trade of Germany for the year 1901, refers to the 
trade depression wbich prevailed during the whole of last year, and 
goes on to say that the unfortunate business conjuncture was felt 
nowhere во severely as in the electrical branch. Tempted by the 
success of certain large and well-organised firms, several others were 
started, not so much because they were required as because they 
afforded an investment more or less speculative for saperfiaous 
capital. These latter, he remarks, of course suffered the most; but 
even the better founded undertakings were influenced more or less 
injuriously, for the speculating firms accepted recklessly any orders, 
and often carried them out at a loss, thus lowering the prices 
obtainable for legitimate work. 

Rapid Tra ic with Electric Railways.—Coneul-General Schwabach 
reports on the subject of the interesting experiments last year made by 
the Studiengesellschaft für Elektrische Schnellbahnen on the 
military railway Berlin Zossen, placed at their disposal by the 
Minister of War. Before beginning the experiments the line had 
to be most carefully regulated, and at necessary points strengthened. 
‘The current used was the three-phase alternating current of high 
voltage, between 10,000 and 12,000 volts, which was brought to the 
cars by means of three overhead copper wires. The cars were fi 
with the necessary powerful motors and accommodated 50 par 
sengers; the construction of the cars and their manufacture were 
based on the idea that they were to гап at a speed of 125 miles 
hour, so that each car was fitted with four motors, which could together 
develop from 1,100 to 3,000 u P., the necessary transformers, switch 
boards, &c. The cars were 24 yards long, their weight being 90 
tons each, and they were fitted with two trucks each of three axles. 
The trials, Mr. Schwabach states, were so atranged thai a адр 
locomotive was coupled to the electric motor саг, and the spee F 
was gradually increased. The trials were to give the data for тари 
trafic with а speed of 250 km. per hour. For that purpose, n6 
remarks, it seems necessary to alter the existing superstructure. 
One result, he thinks, seems nearly certain, viz, that safety i 
not endangered. The manipulation is so simple, that one ban І 
wheel is sufficient for all the apparatus, во that the driver can 000 
centrate his whole attention on the line and the signals. 
cables and other wires in the cars were arranged so as to ent 
absolute safety. In the case of "short circuit," the line. it 
instantly rendered dead by melting safety fuses. The 55 
a charge in the сй} is said to be impossible, as all parts 5 
“earthed.” The gctual results of the experiments Mr. борта 
sums up as follows:—Thq maximum yet attained is 100 y Ls 
hour The most difficult problem was the resistance of 2 
which reached with this speed an amount of 295 lbs. apis: аа 
yard. The usual earth wor construction for the lines doce ranger 
to be sufficient for rapid railways, and, therefore, & new an 
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construction must be substituted. This question, he states, gave 
rise to much difference of opinion among the authorities, and the 
results of the mono-rail between Liverpool and Manchester are 
anxiously awaited. At present, tbe opinion of technical experts in 
Germany is said to be more in favour of the two-line system than 
of the mono-rai. The Germa: constrictors of the suspension 
system, on the otber band, mairtain that rapid traffic is beat attain- 
able by thia means, as being the only kind capable of rounding the 
curves witbout loss of speed. The State railway administration, 
Mr, Schwabach states, has ia connection with this tried electric 
trafic on the line Berlin—-Wannsee. These trials are said to have 
shown that the cost of electricity for railway purposes is much 
greater than that of steam, and this although the electric ipstalla- 
tions have not yet been carried out with such completeness as seems 
necessary for the permanen: adoption of such traffic. 


ELECTRIC LIGHT AND POWER NOTES. 


Abersychan (Mon.).—The Provincial Electric Light 
and Traction Co., Ltd., bas notified the U.D.C. of its intention to 
apply for a prov. order to supply electric energy within the Council's 
area, The Council has decided to oppose the grant and to apply 
for an order itaelf. 

Adiington,—The U.D.C. on July 16th received a letter 
from Messrs. Upperton & Co., stating that a company being formed 
intended to apply to the B. of T. for a prov. order to supply within 
the Council's area. 


Beckenham.—Tbhe Blackheath and Greenwich Electric 
Light and the Lewisham and District Electric Supply Companies, 
Limited, iutend to apply for prov. orders to supply electricity 
within the district of Beckenham. It appears that the first-named 
company only desires power to lay an electric cable acroes a tongue 
ofland for the supply of Penge. 


Beverley.—Sanction to raise a loan of £11,784 for 
electric lighting purposes has been received by the T.C. 


Bideford,—The T.C. has received notifications from the 
ENetric Supply Corporation, Ltd., and the Electric Supply avd 
Traction Co. of their intentions to apply for a prov. order to supply 
thetown. A committee is considering the question. 


Belton.—The- Finance Committee of the T.C. has de- 
cided to apply for a loan of £20,000 for electricity purposes. 


Boston.— The T.C. has decided to apply for an extension 
oftime in regard to the prov. order for electric lighting, which 
expires at theend of July. The Paving and Lighting Committee had 
recommended that the order should be allowed to lanee. 


Bray.—A L.G.B. inquiry was held by Mr. Price last 
week respecting the application of the Bray U.D.C. for a loan of 
£7,000 for electric lighting purposes. Mr. Robert Hammond gave 
evidence as to the work that was required to be done. • 


Brechin.—The T.C. has accepted the proposal of the 
Angus Electric Light and Power Company to light the streets at 
present lighted with gas. 


Brentwood.—The D.C. has called a public meeting, to 
be held early next month, to consider the advisability of the Council 
obtaining а prov. order for electric lighting. 


Carlisle.— The Electricity Committee has recommended 
the Corporation to vary the scale of rebates to consumers as 
under:—Lighting— Up to 1,000 units per year, 5d. per unit; 1,000 
to 3,000, 42d. ; 3,000 to 6,000, 44d.; 6,000 to 12,000, 41d.; over 
12,000, 4d. Power—Up to 50,000 units per year, 2d.; above that 
number special terms to be agreed upon. 


Chard,—Mesers, Deacon & Co., solicitors, of London, 
bare given notice on behalf of the Electric Supply Corporation, 
Limited, that they intend to apply fora prov. order for lighting tbe 
town with electricity. A reply was sent stating that the Council 
Vu promoting a Bill for the purpose of electric lighting. 


Cheshunt, —The U.D.C. is negotiating with the British 
Wire Company as to lighting the towu by electricity. 


uieago.—The Westirn Electrician says that the possi- 


of this is stored in the open at Brighton Park, in the south-west 

t This supply wonld be sufficient to run tke 

vid а month or more. Ihe local traction companies are also 
теа month's supply on hand. 


uaetkheaton.—The U.D.C. has decided to expend an 
MEG) oe on the electric light scheme, and to appoint a 
е electrical department at a salary of £200 a year. 


Coventry.—The Corporation electric light undertaking 
me for the past year shows a gross profit of £2,351 
а charge on the rates of £1,807 19s. 7d. as against 


£29 
2250 154. 11d. last year, a reduction of £442 16s. 4d. The number 


of units cold last year was 404,968, as compared with 341,810 in the 
previous yesr. The total cost at the works amounted to £4,115, 
against £4,358 in 1901, a reduction of £243, though 18 per cont. 
more energy was sold. ‘I'he wages are practically the same for both 
years. The amount of coal consumed last year was 3,418 tons; a 
year ago it was 3,586 tons, £o that 18 per cent. less coal has been 
used. Тһе demand on the station has increased from 330 kw. to 
387, and the uun. ber of customers connected has advanced from 331 
in March, 1901, to 375 in March, 1902. ‘I'he revenue has been 
reduced, to a certain extent, by the lowering of the price, and also 
by the fact tbat the rebate from the March quarter was given in 
March. ‘The result is, that the ycar under review had to bear the 
rebate for five quartcrs instead of four. The amount will naturally 
be reimbursed this year, but it makes the demand on the rates 
appear higher by some £2£0 than it otherwise would be. 


Cromer.—At the U.D.C. meeting on 18th inst. the 
Committee sealed an agreement with Edmundson’s for the construc- 
tion, management, and working of the electric light works in the 
town. 

The U. D.C. has decided to seek a loan of £1,250 for a site for the 
electric lighting station. 


Dartford.— Three companies, tbe South-Eastern Elec- 
tric Lighting Company, the Kent Elec ric Power Company, and 
the Kent E.P.D. Company, Limite d, Lave notified the R. D.C. of 
their intentions to apply for prov. orders t» supply the Council's 
area. 


Dingwall.—A meeting of the T.C. has been held to 
confer with the engineer of the Strathpeffer Electric Light Works 
(Mr. Gair) witb reference to the propo:ed installation of electric 
light in Dingwall. There is a stronz feeling iu the Council that 
electric light should be introduced. | 


Durham.—The agreement between the Hamsteels Colliery 
Company and the Esh Parish Council bas been approved by the 
latter. This provides for the lighting of the villages of (Quebec, 
Hamsteels, and Esh by electricity, the agreement stating that 61 
incandescent lamps of 32 C.P. with wires and other requisites would 
be provided for £515, and that the cost of supplying current during 
the season would be £2 5s per lamp. | 


Eltham,—The R. D. C. has received from the South- 
Eastern Electric Lighting Company an intimation that they intend 
to apply to the B. of T. for a prov. order to supply the Council's 
district. 

Eton. — The Uxbridge Electric Supply Company, 
Limited, bas informed the R. D.C. of its intention to apply for a 
prov. order to extend its area of supply. The Parish Council of 
Chalfont St. Giles has decided to support the scheme. 


Failsworth.—It was unanimously decided at the D.C. 
meeting, subject to a satisfactory agreement being arrived at, to 
contract with the Manchester Corporation to supply the district 
with electricity for a period of 21 years, the Manchester Corpora- 
tion to pay thecost of tbe outlay and maintenance. 


Falkirk.— The T.C. has received a letter from the North 
British Railway Company, asking for a price for a consumption of 
from 20,000 to 35,000 units per annum. It was agreed to reply 
that if tbe light was required only for ordinary evening consump- 
tion the rate would be tbe ordinary price of 6d. per unit, but for 
all-night lighting the charge would be at the rate for power, which 
was half the lighting rate. Mr. Burstall, the engineer, recom- 
mended that for the general consumers the rate should be 6d. a 
unit for lighting and 3d. a unit for motive power, with a discount 
of 1 per cent. for each 1,000 units, up to 30,000. The recommenda- 


tion was approved. 


Grangemouth.—The T.C. is considering the advisability 
of introducing electric light into the burgh, and has resolved to 
oppose an application by tbe Electric supply Corporation, Limited, 
Го доп, for a prov. order, but bas written asking terms of agree- 
ment which might be entered into. The Council bas also had a 
conference with a representative of Messrs. Crompton & Co, Ltd., 


Lond. n. 


Nucknall Torkard.—The Nottingham Electric Power 
Company wrote intimating that they were putting up an electric 
pla-, t at Ilkeston, and would bring their extension to the Hucknall 
boundary. Tie company would like to co-operate with the 
Council fur the supply of Hucknall. A sub-committeo was formed 
todeal with the subject. 


Huddersfield. — The Electricity Committee of the 
Corporation has authorised the borough electrical engineer to 
purchase transformers from the Newcastle Electric Supply Com- 
pany, Limited, and also 62 meters from the Tunbridge Wells 
Corporation. The Corporation bas also decided to provide and 
maintain high-pressure cables, &c., for the tupply of energy in bulk 
tothe neighbouring D.C. of Golcar and Linthwaite. 

The Linthwaite U.D.C. bas intimated to the Huddersticld T.C. 
that it cannot assent to the Corporation's application to extend the 
electric supply to Milnsbridge. 


Kirkintilloch.—At the monthly meeting of the T.C. 
A committee was appointed to consider the advisability of applying 
to Parliament tor a provisional order to distribute electricity within 
the burgh. 
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Kingswinford.— The U.D.C. has called upon the Mid- 
d Electric Corporation for Power Distribution, Limited, to 
perform the agreement with the Council, and in the event of a 
refusal, the Council will institute proceedings to recover 4500, and 
any other sums it may be entitled to. The question at issue is the 


number of electric lamps in the street, the company declining to 
allow any reduction. 


Liverpool.—The south side of the Huskisson Branch 
Dock (No. 1) is to be lit by electricity, at an estimated cost of 
£1,936 13s, from the Corporation mains. This is experimental 
srt to cost and efficiency, in comparison with the hitson gas 
ight. 

The City Council having decided to apply to the L. (. B. for 
sanction to borrow £300,000 for purposes connected with the supply 
of electrical energy, Major C. E. Norton, R. H., the Board's inspector, 
held an inquiry into the subject on Wednesday last. 


London.— The Pell Mell Gazelle says that the demand 
for electrical illumination has been so creat in tlie area covered by 
the Charing Cross and Strand Electric Livht Company that 
the company are cutting the roadways up for an additional cable 
throughout the greater portion, including Pall Mall, by the National 
Gallery, St. Martin's Lane, through Garrick Street, into the Strand, 
Long Acre, and important arteries leading therefrom. ‘The scheme 
will cost over 450, 000. 

Ciry.—It is stated that during the early hours of Friday 
last an electric explosion occurred in Fleet Street, which resulted 
in a man being badly injured. As a constable was passing 
through Crane Court there was a loud explosion, and one of the 
iron boxes, the property of the City of London Electric Lighting 
Company, was blown high into theair. The officer, who wasonly a 
yard or two away, had a narrow escape. Before he could summon 
assistance there was a second explosion, and a box at the corner of 
the court in Fleet Street was also blown up. At the time a man 
named Williams was passing the spot, and he was so badly injured 
that he had to be taken to King's College Hospital. 

PoPLAR.— The B.C. has decided to supply its consumers in future 
with incandescent lamps for renewals free of charge. On the basis 
of the present number of consumers, the cost is estimated at £45 
for the first year and £350 for each subsequent ycar. 


Maidstone.—The T.C. on July 16th decided to apply 


for a loan of £6,567 for electric light extensions in the borough. 


Manchester.—An official inspection of some of the 
sub-stations around the city, and the offices and testing rooms at 
Ardwick, Levenshulme, and Heaton Norris, was made on Friday 
last. About 108 miles of high pressure three-phase mains will be 
required to convey the energy from Stuart Street to the sub-stations. 
Some 98 miles have already been laid, and the remainder is now in 
process of laying. The total length of mains, both high pressure 
and low pressure, laid to the present date, is 260 miles, and when 
the various sub-stations are at work supplying all the districts 
referred to, there will be approximately 25) miles of actual main in 
the ground. The total approximate cost of buildings and 
machinery at distributing stations, also of subways for carrying 


mains from Stuart Street generating station, will be about 
£250,000. 


Margam, — The Margam U.. C. has engaged Mr. 
Prussmann, electrical engineer of Swansea, to prepare au electric 
lighting scheme for the district. This will be submitted to the 


L.G.B. with the view of borrowing the necessary funds immediately 
it is complete. 


Northfleet.—The U.D.C. has decided to invite tenders 


for working its prov. order, aud to consult the Kent Electric Power 
Syndicate on the matter. 


Paris.— L Industrie Electrique, of Paris, recently gave 
an illustrated description of the new power house and network of 
the Est-Lumiere Co., of Paris. The central station, when com- 
pleted, will have six units of 800 to 1,000 н.р. each, of which three 
have been installed. Each of the steam-driven alternators is a 
540-K w. three-phase machine, with a power factor of 0°75; the fre- 
quency is 50, the number of poles 60; the magnet system serves as 
& fly-wheel. Direct current for excitation and operating the 
pumps and for lighting the station is produced by 75-x w. 125-volt 
direct current dynamos coupled to three-phase motors, As a 
reserve of direct current, a storage battery of 400 ampere-hours is 
used. The voltage of transmission is 5,000. Current is transmitted 
in three different directions by duplicate, underground, three-core 
cables to Ivry, Saint-Mande and Saint Maur. In Ivry, says the 
Electrical World digest, there had formerly been a three-wire 
220-volt direct current distribution; this is still used, the former 
generating station having been replaced by a sub-station in which 
5,000-volt three-phase induction motors drive direct current 
dynamos. In Saint Maur there had been a 3,000-volt single phase 
alternating current supply, with 3,000 to 110-volt transformers, dis- 
tributed over the network. This supply has been retained, and the 
old generating stations have been replaced by a sub-station in which 
three 100-Kw. transformers lower the voltage from 5,000 to 3,000. 
For the new districts no sub-stations have been erected, but 
transformers are distributed over the districts, placed in over- 


ground boxes; the system of distribution is by 125-volt three-phase 
currents. 


Pontypridd,—The South Wales Electric Power Distribn- 
tion Company has offered to supply the U. D. C. with electric cueryy in 
bulk at lid. per unit, provided the Council enters into a five years’ 


agreement, and undertakes to pay cach year for a minimum of 
a million units. The manager (Mr. Hill) and the Council's engineer 
(Mr. Wilson) have been in conference with the Council, and it hag 


been resolved to ask the company to quote the lowest terms for any 
quantity of energy. 


Rawmarsh.—The D. of T. has deferred the considera- 


tion of the revocation of the Nawmarsh Electric Lighting Order, 
1598, for six months from July 30th. 


Nalford.— The Т.С. has decided to apply to the B. of T. 
for the appointment of an electrical inspector, in accordance with 
the provisions of the Salford Electric Lighting Order, 1890. 


Sevenoaks,.—The Kent Electrical Syndicate has informed 
the D.C. of its application for a prov. order to supply the Council's 
area, The Council will take no action. 


Sheflield.—The general manager of the Electric. Supply 
Department of the Corporation (Mr. S. E. Fedden) gives notice to 
consumers that the price of electrical energy for power purposes is 
now from 2d. to 14d. per unit. Special terms are offered to 
long-hour consumers; for motors running through the whole of the 
working hours of each day, 14d. per unit will be asked, while con- 


sumers whose motors run continuously day and night will have to 
pay only 1d. per unit. 


South Africa,—Hlectricity was to have played, and in 
many instances did play, a prominent part in the Corporation 
illuminations in the various towns of South Africa. We learn from 
the Cape mail papers to hand this week, that in Johannesburg, in 
order to cope with the great demand for electric light during the 
festivities, & temporary transformer was erected in the Market 
Square, which was connected with the Brakpan mains. Some very 
elaborate electrical devices were put up in Cape Town; andin 
Port Elizabeth the Town Hall facade was lit with thousands of 
electric lights, the whole of the windows being outlined. At Durban, 
elaborate electrical illuminations on private and public buildings, 


far surpassing anything of the kind hitherto attempted, were shown, 
to the general admiration. 


Spain.—La Sociedad. Electrica del Besaya is the name of 
a company which has just been formed in Santander, under the 
auspices of the Compania Iberica de Electricidad Thomson-Houst®, 
to put down a plant at Barcena de Pie de Concha for the electro- 
lytical production of caustic soda on the Volta Suiza process. The 
water power of the river Desaya is to be utilised in the generation 
of electrical energy, which will also be utilised for lighting purposes 
in the district. 

The Spanish Ministry of Public Works has approved the use of 
the electricity meter known as “Le Mars" of the Compania para 
Alumbrado de Poblaciones, of l'aris, for use in connection with 
electric lighting installations iu Spain. 


Swanage.—A company, to be formed, is to apply to the 


B. of T. fora prov. order to supply electricity within the Urban 
District of Swanage. 


Tonbridge,—It is anticipated that the electric light will 


be ready for use on August 22nd. Anengincer is to be appointed 
at a salary of £150 a year. 


Trowhridee,—Mr. Stevenson, the electric light expert 
engaged by the U.D.C., has accepted £200 in full discharge of his 
claim for services rendered. All the plans and documenta relating 
io the matter are to be retained by the Council. 


Truro, —The Electric Lighting Committee is prepared to 
receive proposals for the electric lighting of the city, on or before 
31st inst. Having ‘considered notices of intention to apply for 
prov. orders from Messrs. Deacon & Co., the United Blectric Light 
and Power Company and the Provincial Electric Supply and 
Traction Company for the purpose of supplying electricity within 
the Council's area, the Committee recommends that the town clerk 
inform them that the Council has already an electric lighting order, 


and will bs glad to receive suggestions from any firm relative to an 
electric lighting installation. 


Watford,—The U.D.C. has received a letter from the 
B. of T., stating that they have no power to authorise the supply 
of electrical energy outside the area prescribed by the prov. order 
of 1897. ‘The surveyor and the electrical engineer were, therefore, 
directed to take the necessary steps to enable the clerk to apply fora 
prov. order for the further enlargement of the area of supply. This step 
has been rendered necessary by the great increase in the population 
and extent of the town. Many factories and other large buildings 
have been put up since the last prov. order was granted, but as they 
are just outside the area laid down in 1897, the Council is unable to 
supply them with energy. The surveyor is at present preparing 
plans for a new distributing station and additional office accom- 
modation for the clectrical department, which is daily increasing 1n 
importance. At Thursday's meeting the Electric Lighting Com- 
mittee recommended that the electrical engineer, Mr. Colebrook, 
should be allowed to take professional work outeide hia ordinn] 
duties, but there was strong opposition to the recommendation, AR 
the question was referred back to the Committee. 


Weymouth.—The T.C. has decided to keep the DONE 
granted to it by the B. of T. for the electric lighting of the boroug 
in its own hands, and will apply for a loan to carry out the necessary 
works. The scheme for electric lighting submitted by Messrs. 
Kennedy and Jenkin involves an outlay estimated at £44,800. 
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Worsley.— The Lancashire Electric Power Company bas 
asked the U.D.C. if it is prepared to treat for the supply of 
energy in balk, promising to place the Council on terms of 
equality with Manchester and Liverpool without risk of loss. An 
Electricity Committee has been formed to interview the company's 
representatives. 

Yeovil.—The T.C. has referred to a committee an offer 
of £50 a year for a lease of the Council's prov. order. 


ELECTRIO TRACTION NOTES. 


Beckenham.—The Urban Council has decided to pro- 
mote a Bill authorising it to construct tramways in the town 
tothe London boundary, and to confer further powers with regard 
tothe electricity undertaking. The 3urveyor has been instructed 
to prepare a scheme, with estimate of the cost, for the overhead 
trolley and the surface contact systems. 


Brussels.—4A visit that our correspondent has paid to 
thc new electric power station of the Brussels Tramways Company 
shows that the works are advancing with grcat rapidity, and from 
the present forward state of things there is every reason to hope 
that the works will be finished within the appointed time—a year 
hence. The future power station occupies an area of seven acres 
close to the Charleroi Canal and the railway—a most favourable 
situation from the point of view of fuel supply. The principal 
buildings of the factory are composed of two vast halls, the frame- 
work of which is entirely in metal. The machine hall is 
88:60 metres by 24:50 metres, while the boiler house is 88°60 metres 
by 18 metres. The boiler house comprises 10 boilera of 350 sq. 
metres heating surface each, three of 400 sq. metres heating sur- 
face, and five of 235 sq. metres heating surface. The machine hall 
will be capable of accommodating seven engines of 2,000 н.р. each. 
To commence with, however, only four machines will be installed. 
Mecbanical stokers will be employed, and the coal stores will be of 
such a capacity that a reserve supply of three months may always be 
kept on hand. The electric current produced at 6,000 volts will be 
sent as triphase current to the sub-stations, where it will be traus- 
formed into continuous current at 550 volts betore it is distributed 
throughout the system. 

Chicago.—We read in the New York exchanges that the 
City Council has engaged Mr. B. J. Arnold to investigate fully the 
Chicago traction problem. He will report on the proposed use of 
conduit lines for some parts, with overhead trolley for others, also 
subways for the business district, the conversion of cable to under- 
ground trolley lines, the prevention of electrolysis, and many other 
matters are set out for Mr. Arnold to investigate and report upon 
most exhaustively. 

Darlington.—The electric tramway works are now to 


be proceeded with. 

Eeeles.— The Town Council proposes to supply all the 
energy required for tramway purposes within the borough. At 
present energy is supplied by the Salford Corporation, urder an 
agreement rendered terminable by six months' notice. 


Electricity on Railways.—We learn that rumours are 
current in railway circles that the Lancashire and Yorkshire Railway 
Company are contemplating electrifying certain portions of their 
extensive system in both Lancashire and Yorkshire. An important 
note respecting the proposed electrification of a portion of the 
N.E. Railway appears in Contracts Open.“ 

Exeter,— After inspecting various systems, a deputation 
from the Town Council recommends the adoption of the overhead 
trolÉy, because of its economy and greater simplicity, for all routes 
with the exception of High and Fore Streets, the system for which 
is left an open question. The Council is recommended to seek, in 
the present Parliamentary session, powers to construct, equip, and 
work a system of electrical tramways. The Council on Wednesday 
passed the recommendations. There will be 1! miles of track, and 
the cost of the scheme, including purchase, is put down at £92,000. 
Estimates are to be prepared. 

Grimsby,—The electrical engineer has reported on the 
first year's working of the trams. The gross profit is £16,000, or 
33 per cent. on the average capital expended. On the capital 
account, however, there is a net deficit of about £2,000, with a 
further £1,700 for preliminary charges. 


Hudderstield.—With the opening of the Bradley section 
on 13th inst., the whole of the tramway system has now been elec- 
trically equipped. The reccipts for the electrical sections for the 
three months ended June 30th, amounted to £10,947, or 11 72d. per 
mie. The expenditure for the same period totalled £11,275, or 
а рег mile, a loss of 35d. per mile. The expenditure included 
41,058 depreciation, 4200 compeusations, and 44, 740 interest and 
sinking fund, For the month of June the receipts equalled 12:19d. 
ber mile, but two routes were not electrically completed. 


à Johannesburg, — By proclamation the local Town 
kun bas power invested in it, giving it the sole right of building 
ectric or mechanically worked tramways. 


, lancashire.—At a meeting of the Liverpool Chamber 
SIR UE on Monday, Mr. Waller, of London, outlined a scheme 
€ е present and the proposed traulines of the Lancashire 

ays Company, with those of Liverpool-- which would, when 


completed, cover 400 miles—might be utilised for the conveyance 
of goods by night when not used for passenger traffic. 


Mexico.— Preparations are being made to operate a por- 
tion of the Mexican Hailway between Esperanza and Vera Cruz, a 
distance of 179 kilometres, by electricity. Power will be derived 
from the waters of the M«tlac River. "The line bas the heavicst 
gradients in Mexico. 

Tokio.—A shipment of electrical plant was recently 
made by the General Electric Co., of America, for the 22-mile 
electric traction system for Tokio. It included two 1,200-Kw. 
generators and two 1,500-н.р. McIntosh & Seymour horizontal 
cross-compound condensing engines. 


South Shields.—The T.C. is still considering the 
question of its tramways, and at the mecting of the Tramways 
Committee on the 15th inst., the report of the borough surveyor on 
the Lorain Surface Contact system, as now in vogue at Wolver- 
hampion, was considered. There seems some desire to get away 
from the overhead system, but it is probable that the very much 
increased cost of the other systems will be regarded as prohibitive. 
The Corporatien are to promote another Bill in the next session of 
Parliament, and our correspondent says that there is every prospect 
of some of the alternative and minor routes which were in the 
former Bill promoted by the Corporation, being dropped out of the 
coming Bill, and that solely on account of cost. According to this 
report, the mileage bas been reduced from 114 to 8 miles. The 
Committee are, however, entirely free as to the system to be adopted. 


Swansea.—The Kingsland contact system for electric 
railways has been broached at the Swansea County Council, and it 
is suggested that the system be tried here. 

Wallasey.— The inventors of the improved life-guard, 
which has been attracting notice in the Wallasey district, arc 
Messrs. A. Hardy & D. Voss, New Brighton, Cheshire. 


Mumbles Railway.—7ransport says that un electrical 
accumulator car—the firat of a series which are to be used on the 
Mumbles Railway—arrived at Swansea last week for the Swansca 
and Mumbles Railway Company. These cars will be charged at the 
Swansea terminus, and will run in addition to the steam trains. 


TELEGRAPH AND TELEPHONE NOTES. 


African Telegraphs,—The Berlin correspondent of the 
Standard. says that complaints are current that the laying of the 
telegraph line in German East Africa from Dar es Saluam through 


be effected with the Cape to Cairo telegraph, is proceeding very 
slowly. Last year the 390 kilometres, from Dar es Salaam to 
Mpahua were laid, and this year another 450 kilometres, as far as 
Tabora, ought to have becn completed. But as the Reichstag voted 
only half the sum proposed by the Imperial Government, it will 
not be possible to proceed this year beyond Kilimatinde, which is 
only half way to the point of junction with the Cape to Cairo line. 
The Rkodesian Compauy has been obliged by its agrcement with 
Germany to add to its own wire on German territory another one, 
for the exclusive use of the (ierman Colony. 


Duplicate German Atlantic Cahle, —We are informed 
with regard to the debenture issue of 20,000,000 marks required for 
the second German-Atlantic cable, that applications for considerably 
over 300,000,000 marks have bcen received. 


Durability of Hooper's Core, —The manufacture of tele- 
graph cables is still increasing, and up to the present time submarine 
cables whether for commercial, military, or naval purposes have 
been mainly manufactured on the lines laid down by the“ Summary 
of Principles which should Govern the Construction and Layiug of 
Submarine Telegraphs" given in the report of the Government 
Committee, dated Apri), 1861. Though india-rubber had been used 
as an insulator before gutta-percha, the results obtained were not 
satisfactory. Gutta-percha had been adopted for all the submarine 
cables laid up to that date, the tabular statement showing that at 
that time 11,364 miles had been laid, but of these a little over 
3,000 miles were actually working. In 1565 and 1506 tbe Hooper 
india-rubber core was brought into notice by papers read at the 
meetings of the British Association in those years, and though 
gutta-percha has been utilised in nearly all the larger contracta for 
submarine cables, tbe history of submarine cables with 
Hooper's india-rubber core can show a creditable result, at 
al events, so far as the insulating material is concerned. 
The difficulties met with in insulating with pure india-rubber 
alone have been almost entirely overcome, and to the late 
Mr. William Hooper is due the credit of having invented and 
manufactured an insulated wire which has proved both etlicient and 
durable. The cores of the Great Northern Telegraph Company's 
submarine cables laid in the North Sea and Baltic and the China 
Seas in 1868, 1869, and 1571, have been utilised when picked up for 
repairs, by renewing tbe sheathing, and in the case of the cables laid 
for the Western and Brazilian and Ceutral American Telegraph Cables 
Companies, the interruptions which unfortunately occurred to the 
maintenance of communication were in no case due to the failure of 
the insulating material. It has been stated that ind ia- rubber would 
absorb water fo such an extent that the insulation would not be 
durable and that india-rubber deteriorates with the lapse of time, 
and becomes brittle and friable, when, of course, its electrical 
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properties become seriously impaired, and that the effect of the 
sulphur used for the vulcanisation of the outer layer of Hooper's 
core must injure the conductor. This has not been the experience 
of those who have had most to do with this core, and the reliability 
ot the core when treated with ordinary care is confirmed 
in a recent report by Messrs. Clark, Forde & Taylor on a 
short piece of cable picked up this year off Cienfuegos by 
Mr. Keith, of the Cuba Submarine Telegraph Company—part of a 
length of cable between Cienfuegos and Santiago—laid in 1881 
under guarantee of maintenance by the contractor. The pieces 
making up this length were originally manufactured for the Central 
American Telegraph Company, and the insulation had fallen below 
the contract standard, this being due to the tar used in the hemp 
strands forming the outside sheathing. In 1877 Messrs. Clark, 
Forde & Co. tested these pieces of rejected cable, and reported that 
no serious deterioration had taken place since the tests of 1872 aud 
1873, when the cable was first manufactured, and that the whole 
cable had been shipped, sent out, and returned (a portion of it twice) 
without the occurrence of any fault. 

The piece, over 1 mile in length, now brought home is 
reported upon by Messrs. Clark, Forde & Taylor under date 
July 17th, 1902:—'' Manufactured in 1873. Laid off Cienfuegos, 
Cube, in 1881, under special arrangement for guarantee. Picked 
up in 1,350 fathoms, April, 1902. Received at Hooper's Works, 
Millwall Docks, June, 1902. Our tests of this core show that after 
30 years it is still in perfect electrical condition. The examination 
of a foot specimen showed that the insulator was in good mechanical 
condition, and that the copper conductor had not suffered from the 
attacks of sulphur." 

A more satisfactory testimonial could hardly be desired by the 
inventor. It is to be regretted that his early decease was due to 
the failure of the cable laid for the Central American Telegraph 
Company, to give telegraphic communication between Brazil and 
the West Indies; but, as observed by Mr. Marconi in his latest 
article on wireless telegraphy, '' Results are rega1ded as the standards 
by which a man's work is judged." 


German Telegraphs.—The /lectrical. World. says that 
the Imperial German Post Office has just appointed a commission to 
go to the United States and study American postal, telegraphic and 
telephone systems, Special attention will be given to the tubular 
mail service. Germany at present is using only small tubes for in- 
dividual letters, and contemplates introducing the American system 


of transmission in bulk by mail to and from the branches of the 
central post oflice. 


Huddersfield Telephones,—At а mecting of the В.С. 
on 16th inst. it was decided that all previous resolutions of the 
Council and Committees with reference to the municipalisation 
of telephones and the proposed agreement with the National 
Telephone Company dealing with underground wires, be rescinded 
or varied for the purposes of the following resolution, viz. :—'' That 
an agreement be entered into with the National Telephone Com- 
pany for laying underground wires within the Borough for a period 
expiring in 1911, and that the terms thereof be referred to a Sub- 
Committee." 


Indo-European Telegraphs.—In a recently issued 
Blue Book on the progress and condition of India for 1900—01 the 
following particulars are given concerning the telegraph depart- 
ment. The system of telegraph lines and cables connecting the 
terminus of the Indo-European Company's telegraphs at Teheran 
with the Indian telegraph system at Karachi is controlled by the 
Indo-European Government department. The system comprises 
two sections. The first, called the Persian Gulf section, consists of 
various cables, 1,722 knots in length, running from Karachi to 
Bushire, and Bushire to Fao, where a connection is made with the 
Ottoman Government line. It includes, also, the Mekran coast 
land lines, 693 miles, with 1,592 miles of wire running from Jask to 
Gwadur, and thence to Karachi. The second section, called the 
Persian section, consists of land lines, 683 miles, with 2,070 miles of 
wire, running from Bushire to Teheran. The luado-Luropean 
telegraph department also maintains a line from Teheran to Meshed, 
568 miles, which is the property of the.Persian Government. The 
administration of the Indo-European department, which in 1888 
was amalgamated with the general telegraph system of India, was 
re-transferred to London with effect from April 1st, 1893. Ithas been 
found convenient to maintain separate accounts for this department, 
partly for the sake of comparison with previous years, and partly 
because the conditions under which the Indo-European lines are work- 
ed and the influences affecting the traffic are completely differc~ * 
from those prevailing on the Indian telegraph system generali». 
The financial results of working the department for the year 1900—1 
show a total capital outlay of 4771, 680; gross receipts, £116,825 ; 
expenditure, £56,244; net receipts, £60,581; percentage of net 
receipts to capital, 7:85; percentage of expenditure to gross receipts, 
4814. The capital account increased by 4 2,944 owing, in great 
part, to the purchase of stores for future needs. The total earnings 
of the department show an improvement of £14,284, as compared 
with the previous year. This is due principally to an increase in 
Indian and trans-Indian traffic, chiefly owing to the war in China. 
The expenditure remained practically the same as in the preceding 
year, increased expenditure on cable maintenance, in particular, 
being counter-balanced by smaller expenditure on signalling and 
line maintenance of the Persian section. The net result is a profit 
of £60,581, or 7°85 percent. on the capital, as against 6:02 realised 
the previous year. This percentage of 7:85 is the highest dividend 
yet earned by the department. Under the joint purse agreement, 
the share of the department was £12,553 more than the previous 
year, being £124,421, as against £111,868 in 1899— 1900. The 
amount paid into the joint purse for the year under review was 


£134,737. The Australian traflic was somewhat less than in the year 
preceding, the department drawing out of the Australian Message 
Fund £10,436, as against £10,840. This is an increase of £4,201 
over the revenue dsrived by the department in 1899 from the 
Australian traffic, before the Fand Agreement was cutered into. 


Indian Telegraphs.— The following statement, taken 


from the Blue Book referred to in the preceding paragraph, refers 
to the whole of the telegraph system under the direct control of 
the Government of India, but excludes the Indo-European depart- 
ment. The system now consists of 55,055 miles of line, 181,833 
miles of wire, and 296 miles of cable. It is interesting to note that, 
in this the jubilee year of the telegraph in India, the earnings of 
the department have exceeded those of any previous year by about 
438,000; and tbat—with the single exception of 1897 —8, when, 
owing to the disturbance3 on the North-West Frontier, the revenue 
from State telegrams was exceptionally high—the percentage of net 
revenue on capital outlay has been the highest on record. i 
the year 1900—1, besides 44,827 in respect of military lines and 
equipments taken over by the «department, £212,462 were added to 
the capital expenditure, of which the greater portion was for new 
lines, the net additions to the system during the year comprisi 
2,146 miles of line, 11,117 miles of wire, and 13 miles of cable. 
The total capital outlay at the close of the year stood at 44, 728, 228. 
The number of telegraph offices open to the publio at the end 
of the year, including railway and canal offices, was 5,178, of 
which 3,942 were maintained by the department. The net addition 
to the number of offices during the year was 230. The whole 
of the annual expenses connected with the telegraphs in India, 
whether incurred on capital account for the construction of new 
lines, or on revenue account for the maintenance and working of the 
system, are defrayed from the revenues of the Government of India. 
In 1900—01, the receipts of the department were sufficient to cover 
both the working expenses and the amount expended on capital 
account, and there was, therefore, no net charge on the Government 
revenues. The total number of paid telegrams sent in 1900—01 
amounted to 6,449,372 as compared with 6,237,301 in 1899— 1900, 
showing &n increase of 212,071, or 3,40 per cent. The corresponding 
increase in value was £63,074 or 11°50 per cent. 


New South Wales Telephones.—A Sydney newspaper 
says that the New South Wales Postal Department sustained a loss 
of 48.0% in a few years by accepting guarantees in connection with 
the country telephone service which proved to be valueless. 

Rochester Telephones.— Mr. А. R. Bennett has snb- 


mitted & report to the Town Clerk on the proposed municipal 
telephone system for Rochester, Chatham, and Gillingham. 


Telegraphic Interruptions and Repairs :— 


CABLES, INTERRUPTED, REPAIRED. 
Latakia-Cyprus ve ee oe oe ee oe June 20, 1699 ee oe 
Communication with Carthagena and Barran- 
quilla (Columbia) | x Lx T .. Dec. 8, 1900 T T 
Trinidad-Demerara No.1 .. .. Aug. 27, 1901 oe 
Communication with Bolama . April 18, 1902 .. T 


St. Lucia-8t. Vincent. 


. May 8, 192 
Bt. Liucia-Grenada 


ee ee oe 8 May 8, 1902 eo eo 
Dominica-Martinique.. - we a . May 8, 1902 .. ae 


Bt. Luci&-Martinique ee °з es ee May 8, 1903 \ ed oe 

Guadeloupe- Martinique s ac s .. May 9, 1902 T 

Santa Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902 

Puerto Plata-Martinique m es js 

Cap. 8t. Jaques-Haiiphong .. s và 

Communication with Annam and Tonkin 
LANDLINES :— 


Route ría Hanekin on Persian кө j .. Feb. 94, 1900 
Communication with Tientsin and Taku via 


Helampo "T os Ар ia 92 .. July 18, 1900 
Mexican Government lines to Peninsular of 


Yucatan.. s xis we .. July 18, 1903 .. July 19. 


Wireless Telegraphy.— According to an Express tele- 
gram from Brussels, wireless telegraphy has just been established 
between Banana, in the Belgian Congo, and Ambrizette, in the 
Portuguese Congo, a distance of 90 miles. 


July 10,1902  ., ee 
.. July 12, 1902 .. T 
.. July 18, 1902 .. July M. 


OONTRAOTS OPEN AND OLOSED. 


OPEN. 


Amsterdam.—September 8th. Underground high pres- 
sure and low pressure cable system (three-phase, direct and 
telephone). See “ Official Notices” July 4th. 


Barking Town.—July 31st. Rails, fishplates, bolts and 
permanent way construction for the U.D.C. See “ Official Notices 
July 4th. | 

Belgium.—August 11th. The Provincial Government 
Authorities at Liège are inviting tenders until August 11th, for the 
construction and working of an electric tramway between Seraing 
and Val St. Lamberts. Particulars may be obtained from, and ten- 
ders are to be sent to, Le Gouvernement Provincial, Liége. 


Bexley.—August 9th. Cables, switchboards, battery, 


booster, rotary converter and motors, for electric lighting and 
traction. Вее Official Notices" to-day. 


Coventry.—Electric motors to be let out on hire by the 
Corporation. See ‘Official Notices” to-day. 
(Continued on page 151.) 
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THE STEAM ENGINES OF A. BOLLINCKX. 


Tuose who visited the Paris Exhibition of 1900 will no 
doubt, remember the Corliss compound engine of 1,000 н.р. 
that was exhibited by Mr. A. Bollinckx, of Brussels. | Our 
illustrations show this maker's engines as follows :—Fig. 1, 
engines made for the Electro-Metallurgical Company, of 
Leeds. Fig. 2, the 
above-named Paris : 
engine. Fig. 3, en- 
gines for a traction 
station at Charleroi. 
We have received 
descriptive pam- 
phlets of these en- 
gines which are 
made of two general 
types, Corliss and 
Rider double valve. 
The details of the . 
engines are also pro- 
fucely illustrated. 

The first detail 
shown is the four 
part bearing lined 
with white metal, 
the shell being 
cylindrical, and 
placed in a circular- 
bored pedestal, 
English fashion. 

The boss of the 
fly-wheel is bored 


80 that when the 
bolts connecting 
the two halves of 
the wheel are tightened, they will clip the wheel upon the 
shaft, No keys are used, and failure has never been 
experienced. Cranks are made either press or shrink fits 
upon the shaft, no keys again being employed. This we 
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form is employed, with one open side, the cylinder end being 
bolted to the flanged end of the frame, which, with good 
machine work, ensures tle alignment of the frame and the 
cylinder. 

Cylinders are jacketed, the jacket forming the ante- 
chamber to the cylinder, a system that is good and sound 
where the jackets are well drained. They are curiously put 

| together. The valve 
chest at one end of 
the cylinder is cast 
on the liners that 
at the other end 
is cast on the outer 
Casing, and the 
junction is effected 
externally by a 
bolted flange, which 
also effects the press 
joint of the liner 
inside (fig. 4). This 
construction is ex- 
cellent. 

The outer surface 
of the liner is either 
cast or machined 
into grooves like a 
screw thread, so as 
to increase the heat- 
absorbing surface, a 
refinement that is, 
we think, fully justi- 
fied by scientific 


CUT emp е а НЕНИИ 7 facts, for а surface 


of metal will 'not 
take up so much 
heat as can travel 
through the metal. Hence the benefit of the Servo tube, and 
the legs of the three-legged pot. Positive lubrication is 
employed for the valves and cylinders, by means of;the 
Mollerup lubricator, which feeds the lubricant by means of 


Ета. 2.— Вогллхскх ENGINE AT THE PARIS EXHIBITION. 


look on as good : А 
tice : 
on keys in the е ice ; too much faith has been placed 


tion 4e crank is oxidised ag а finish, so as to reduce atten- 
lon toa min 


shrink fit Пий, ie, we suppose it is blued. The pin isa 
size of the ; е frame is variously formed, according to the 
* engine, but preferably the circular-bored guide 


a ratchet wheel, worm, and wheel and piston. | 
are forced into cylindrical holes in the pistons, and. riveted 
over, and they are also fixed by cylindrical ends to the 


Piston rods 


crosshead, and secured by cotters, the end being forced 


up to the bottom of the bored crosshead in the approved 


system, which avoids any tension on the rcd. 


F 
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~- The crosshead pin is cylindrical throughout, and fixed in 
the end of the connecting rod by bolts, the end of the rod 
being split and clamped, by the bolt, on the pin. 
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75 kilogramme-metres per second, and differing but little 
from our own H.P. 

For single-cvlinder engines the steam consumption is 7 to 
8 kg. condensing, and 10 to 13 non-condensing. The 
above are for Corliss engines. 

For the Rider engines the consumption of a condensing 
compound engine is given as 74 to 8 kg., and 11 to 13 
non-condensing, and for single-cylinder engines the figures 
are 10} to 13, and 13 to 15 kg. per H.P.-hour when con- 
densing and non-condensing respectively. The inferiority 
of the Rider valve is ascribed to the large clearances, and 
to the fact that one valve serves both for admission and 
exhaust, and the cut-off is less rapid. A very large part of 
the inferiority is undoubtedly due to the very inferior 
cylinder drainage of the slide valve, placed, as it is, on the 
: side of the cylinder, If a Corliss valve has a special virtue, 
Fic. 4.—LONGITUDINAL SECTION OF CYLINDER. it is the position of the exhaust valves where they can 

effectually discharge water, much of it before it has time ВЕНЫ 
to go through the process of evaporation during exhaust 
at the expense of the heat of the cylinder metal. 

The Rider valve engine is made in powers up to 100 Ep, 
when compound, and up to 50 н.р. when simple. к 

In the Corliss engine of large size, the condenser and air AU 


f 
Bane > 


The big end of the connecting rod is provided with a strap, 
secured, however, by a through bolt and dovetail pieces, and 
the brass is set up by a gib and key. Solid ends are also 
employed with a taper block in place of the key, the block 
being drawn up by two screws. 


An the Rider valve engines the back of the main valve is 


pump are placed below the floor, the air pump being ane 
bored out cylindrically to take the cut-off valve, which isa driven by a lever off the crank pin. Smaller engines „ 
E Pes 
ca quet 
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Fic. 3.—PowER BTATION OF THE CHARLEROI TRAMWAYS. Z 
portion of a shell with bevelled ends, and varies the cut-off аге fitted with the tail rod pump. Generally, the w è E 
by means of an axial movement, imparted either by the ^ tion of these engines has been well thought out, and presen UH 
governor or by a hand-wheel. many points of interest and excellence. | zs | 
It is claimed that in the 1,000-н.р. engine, the clearance , Е 
is 2 per cent. only. ELECTRICAL PLANT AT THE DUSSELDORF  . — — 
All pins exposed to wear are case hardened to a depth of EXHIBITION. | P 
2 to 3 mm., and ground true. The main shaft-bearing is —— - 
babbitted, and the bearings сап be removed without moving (Continued from. page 111.) | 
the shaft. ONE of the principal joint exhibits of Messrs. Haniel & Lueg 
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DUSSELDORF: SIDE ANDJEND ELEVATION OF MOTOR AND POMP. 


The steam consumption is claimed to be 5} to 6} kg. and the E.A.G. vorm. W. Lahmeyer & Co., is p eomp 
per H.P.-hour condensing compound, a horse-power being pumping plant with electrical transmission. This con 
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750-kw. LAUMEYER ALTRRNATOR 


of a horizontal com- 


pound engine run- 


ning at 94 revolu- 


tions per minute, 


and driving a three- - 


phase generator 
mounted be ween 
the cranks. The 
engine is of the 
usual type, with 
trip valve year, 
bored guides, and 
slippers to curry the 
prolongations of 
the piston rods 
through the cylinder 
ends. The engine 
works condensing, 
and ‘gives 900 to 
1,000 H.P. 

The generator is 
rated at 750 Kw. 
at 2,000 volts, 25 
periods per second, 
and is of the same 
type as those pre- 
viously described. 

The pump is of 
the low-speed high- 
pressure two- 
cylinder type, driven 
by an induction 
motor fixed between 
the cranks. The 
capacity of the 


N OF 
SONS "I. 
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L STEAM ALIERNATOR FOR MINE Ромріха PLANT. 


pump is 1,200 gallons per minute against a head of 
1,500 ft. at 60 revolutions per minute, calling for a rated 
power of 650 B. H. P. 

The cross-section and elevation of the motor, given here- 
with, will help to show its construction. The stator frame 
is in four parts, with stiffening rings, and teeth on the outer 
circumference for the purpose of rotating the frame, to render 
the winding easily accessible. In order to rotate the frame, 
the stiffening rings are first supported from the shaft by 
means of radial screws, 

The supporting feet are detachable, and the stiffening 
rings are in eight parts, to facilitate the transport of the 
machine into the mine in which it will be installed. 

The greatest diameter of the frame is 5,800 mm.; the 
greatest height is 6,900 mm., and the whole weight of the 
frame, with the stiffening rings, 33,600 kg. The rotor is 
in eight parts, and has an outer diameter of 4,693 mm. It 
is provided with teeth to facilitate tnrning, and weighs in all 
28,000 kg. 

The outer diameter of the stator is 5,000 mm., and the 
bore 4,700 mm.; 
it is 450 mm. wide, 
and has 48 poles. 
There are 432 
grooves for the 
winding in the 
stator, and 52x in 
the rotor. 

The plant is in- 
tended for the 
Rheinpreussen coal 
mine, Homberg 
a.-R.: the pump 
and engine were 
supplied by Messrs. 
Haniel & Lueg, 
and the generator 
and motor by 
Messrs. Lahmeyer. 

Messrs. Haniel 
and Lueg's other 
exhibits are equally 
interesting: they 
include a cast-steel 
stern post in three 
pieces, weighing in 
all 15 tons. for one of 
the Norddeutscher 
Lloyd stenmers, and 
parts of huge nickel 
steel crankshafts for 
the A'aiser Wilhelm 
der (Crosse, &c.; 
steel castings and 
machines for mine 
sinking, and other 
heavy exhibits. In 
the Mining Interests Pavilion, amongst other large exhibits, 


6£0-B.H.P. LAHMEZER INDCCTION Motos. 
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a magnificent 4, 000-H. p. horizontal four-cylinder triple- 
expansion engine and pump, for iron mines at Dortmund, is 
shown ; this is designed to force 25 m.3 of water per minute 
from a depth of 500 m., the engine being situated below 
ground. This set will cost about £28,000. | 
One of our views 
shows a four-pole 
20-kw. Lahmeyer 
dynamo driven by 
a rotary steam 
engine. exhibited by 
Mr. H. Wilhelmi, 
of Mülheim a-d. 
Ruhr. This runs 
at 550—625 revo- 
lutions per minute. 
This turbine. 
primarily designed 
for dynamo driv- 
ing, is now ex- 
hibited for the first 
time. It is claimed 
that it possesses a 
very uniform speed 
of rotation, the 
irregularity factor 
being about 1: 
250; the rotating 
part of the turbine 
acts as a fly- wheel. Automatic lubrication of the 
bearings is provided, and the loss by friction is small, while 
the wear is also a minimum. No stuffing boxes are 
necessary, and the machine requires very little attention 
when running. The loss from condensation of steam is 
avoided ; the steam is used expansively, and it is claimed 
that the consumption of both steam and oil is very 


GENEBATOR IN MacHINERY HALL. 


Morog Driving Express Pomp. 


WILHELMI Rotary ENGINE AND LAHMEYER DYNAMO. 


by a piston valve operated by the governor ;;the speed can 
be varied by hand while running. The mechanical efficiency 
of there machines is said to be from 80 to 95 per cent. 

The E.A.G. Ernst Heinrich Geist showed a 150-xw. 
generator in the Machinery Hall, giving 350 amperes at 
410 volts, 300 revo- 
lutions per minute, 
The dynamo is 
driven by a hori- 
zontal engine 
through rope gear, 
the engine being 
built by? Messrs. 
Dietrich & Brack- 
sieck. The dynamo 
has eight poles, and 
four sets of brushes 
carried on a steel 
ring. The latter is 
mounted on a pro- 
jection from the 
lower half-bearing, 
so as to leave the 
cover free, and all 
the arms are on the 
upper half; by 
substituting a 
similar star for the 

| plain ring on the 
lower half, the brush carrier can be m8de suitable for eight 
sets of brushes for use with 220 volts. | 

The dynamo has three bearings, mounted on в massive 
bedplate, together with the magnet frame, which is of cast- 
steel, and measures 1,790 mm. in outer diameter. The 
poles are also of cast-steel, with pole-shoes cast on, and are 
of round cross-section, bolted to the yoke; they are 


SWITCHBOARD AT Pome STATION. 


Morons DRiviNG CENTRIFUGAL PUMPS. 


Messrs. ERNST HEINRICH Geist’s Ехнівітѕ. 


small, while the foundations required are simple and 
cheap, and the space occupied is much less than 
with reciprocating engines, Gauges fixed on the low- 
pressure cylinder indicate the pressures in different 
parts of the apparatus. The steam admission is controlled 


removable without dismantling the machine. The drum 
armature has an outer diameter of 1,150 mm. 

The machine is used for part of the lighting of the 
Exhibition, in parallel with a Lahmeyer dynamo, and 18 


controlled by means of a marble switchboard carrying on the 
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can 


front only the measuring instruments and the handles for 
operating the switches, &c. 

The firm bas other exhibits in the pumping station on the 
bank of the Rhine, where four centrifugal pumps, made 
by Messrs. G. Schiele & Co., of Frankfort, are installed. 
The combined capacity of the pumps is 70,000 litres per 
minute; опе is driven by a motor of 120 H. p., another by 
one of 80 H.P., and the other two by 55-H. P. motors. The 
motors are to the pumps, which are on a lower 
level, with leather belts, The motors are generally similar 
to the generator above-mentioned, and are controlled by a 
central switchboard fitted with the necessary measuring 
instruments and switchgear, most of the working parte of 
which are fixed behind the board. A number of smaller 
motors, pumps, &c., are situated in the same building. 
All the electrical щш; was supplied by Messrs. E. Н. 
Geist, Another of their exhibits was in the Mining Interests 
Pavilion, where a 55-H. P. motor, running ut 220 revolutions 
per minute, drives an “ Express" pump built by Messrs. 
Klein, Schanzlin & Becker; it is of the same description 
as the 120-Н.Р. motor in the pump station, but runs at 
a lower speed, so that it can be coupled direct to the main 
shaft of the pump. 

Mesers, Schiele had a large exhibit of fans and pumps, 
including а fan made entirely of lead, for ventilation in a 
chemical works. 

Besides a Schiele electric automobile—of which there are 
about 50 in Köln—fitted with motors by Messrs. Geist, the 
firm has supplied a three-phase motor to drive a full-size 
rope-way for carrying goods overhead. The motor is of 
10 K. p., running on а 110-volt circuit at 1,500 r. p. m., and 
drives the rope through triple reduction gear at the rate of 
2 m, per second. At this speed about 300 tons of material 
can be dealt with per day, over distances up to 13 or 14 km. 
The rope-way is exhibited by Messrs, J. Pohlig A.-G., of 
Koln, who have carried out installations of this kind on a 
large scale in all parts of the world. 


(To be continued.) 
————á D 


CONTRACTS OPEN AND CLOSED. 


(Continued from page 146.) 


Dresden. — October 1st. A competition for a safety 
apparatus in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 
of the town of Dresden (Saxony). Three prizes of 5,000, 3,000 and 
2000 marks will be awarded. 


 Bublin,—July 29th. The Lighting Committee is 
inviting tenders for a cast-iron subway under the Grand Canal Dock 
for the electricity supply scheme. 


Dundee, — August 1st. Machine tools for electrical 
power station, Apply to Electrical Engineer, Dudhope Crescent 
Road Works. 


Farnworth.—July 31st. High speed engine and 250- 
Kw. generator, switchboard, condenser, &c., for electricity works 
extensions, See "Official Notices " July 18th. 


llford.—August 19th. Combined watering and sweeping 
car with equipment, See “ Official Notices" to-day. 


Kala Lumpur (Selangor State).—August 21st. Two 
600-z.p. tarbines, two 400- кут. three-phase generators, switchboard, 
motor-generators, poles, wire, &c., for transmission line, are and 
glow lamps, &o., for the Crown Agents for the Colonies. See 

Official Notices July 11th. 


King William's Town (Cape Colony). — September Ist. 

tenders for electric lighting plant, &c., as per specifications, 

will be received at the office of the King Electric Lighting and 

Cold Storage Company, Limited, King William's Town, Cape 
Colony, until noon on Monday, September 1st, 1902. 


Launceston (TAsMANIA).—September 15th. The Cor- 
wants tenders for polyphase generating, transmitting, 
Wansforming and distributing apparatus, reconstructing 
Plant, enclosed arc lamps, &c. See “ Official Notices” May 23rd. 


leleester.— September 3rd. Tram rails, points, croesings, 
conduits, cables, overhead equipment, bonding, boilere, engines, 
ote and other power station plant; also electric cars for the 
"poration. See “Official Notices J uly 18th 


| municipal telephone system. 


Maidenhead.—July 25th. Wiring, fittings, &c., for 
the Municipal Technical Schools. See “Official Notices" J uly 18th. 


Malvern.—August 23rd. Lancashire boilers, engines, 
alternators, cables, transformers, switchboard, &., for the Council's 
electricity supply scheme. Bee “Official Notices” July 11th. 


Manchester.—Augnst 2nd.  Quick-break switches for 
tramways department. See Official Notices” to-day. 


Х.Е. Railway.—October 7th. The directors are in- 
viting tenders for the complete electrification of about 37 miles 
of standard gauge (double track mostly) line in the neigh- 
bourhood of Newcastle. The contract is divided into two 
sections—(1) electrical equipment of coaches and permanent way ; 
(2) high-tension cables and sub-station equipment. For further 
particulars see our “Official Notices to-day. 


Newport.—August 20th. Electric generating plant and 
wiring, £c., for the new lunatic asylum at Caerleon. See Offcial 
Notices" to-day. 


Nortlifleet.—The U. D.C. is desirous of entering into a 
contract with some company for the working of its electric 
lighting order. See “ Official Notices " to-day. 


Pontypridd.—July 31st. Cables and dust destructors 
for the U.D.C. See “ Official Notices” July 4th. 


Rochdale,—July 28th. Three tramcars with trucks, 
motors and equipment for the Corporation. See “ Official Notices " 
July 18th. 


Roumania.— September 3rd. The municipal adminis- 
tration of Calarasi-Stirbey (Roumania) is prepared to receive 
tenders for the concession of establishing and working the electric 
lighting service of the town. 


Servia.—August 13th. Tenders are being invited until 
August 13th by the municipal authorities of Nisch for the establish- 
ment of a central station for the electric lighting of the town. 


Spain.—August 10th. The municipal authorities of 
Trujillo are inviting tenders until August 10th for the concession for 
the electric lighting of the town during a period of 20 years. Par- 
ticulars may be obtained from, and tenders are to be sent to, El 
Becretario del Ayuntamiento de Trujillo. 


Sto:kport,—August 4th. Ten double-deck cars com- 
plete. See “Official Notices " to-day. 


St. Petersburg. — August 14th. Conduits for the 
See Official Notices to-day. 


Swindon.—July 29th. Complete installation of electric 
lighting at Workhouse and Infirmary. See “ Official Notices” 
July 11th. 


Valparaiso,—September 1st, Construction and equip- 
ment of electric tramways. Further particulars from the Chilian 
Consulate. 


Warrington. — August 6th. Cables for municipal 
electric tramways. See Official Notices to-day. 


Complete electric 
Bee “ Official Notices” 


Wolverhampton.—Angust 13th. 
light installation for new union workhouse. 
to-day. 


CLOSED. 


Ayr.—The Council has placed a refuse destructor contract 
with Messrs. Meldrum Bros., Ltd. The destructor is to be used in 
conjunction with electric lighting and traction plant. 


Falkirk.—The T.C. on Monday agreed to accept the 
following tenders in connection with the new electric lighting 
scheme :—Steam pipes, pumps, &c, Messrs. Babcock & Wilcox 
(£1,349); balancing transformer, &c., the International Electrical 
Engineering Company (£485); storage batteries, Electric Power 
Bto Company £1,024 68.); switchboard, Messrs. Johnson and 
Phillips (£798); arc lamps, Messrs. Crompton & Со, /£:49 ; cable 
work, Callender's Cable and Construction Company (£2,704 158. 5d. ; 
travelling crane, Carrick & Ritchie (£195). The Council has fixed 
the price at 6d. per unit for lighting, and 3d. per unit for motor 

ower. 
The T.C. has also accepted the tender of the Falkirk Iron Com- 
pany for street lamp-posts at £8 each. 


Fulham,—The Board of Guardians has accepted the 
Hart Accumulator Company's tender for the storage battery required 
at the Fulham Union electric lighting installation. 
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London.— The following tenders have been received by 
the London County Council for the work of laying the stoneware 
ducts for the cables between the temporary power station at 
Loughborough Junction and the ‘looting tramways :— 


J. A. Ewart, Paddineton (accepted) .. on ee £6,173 5 


a 0 
Reid Bros., Wharf Road, City Road .. А 6,013 7 4 
Clift Ford. Harlesden 579 ae 0,0 0 
J. G. White & Co,, Cannon Street Hor 12 6 


S. Kavanach & Co., Surbiton .. 


ue che ТН Т Б 
J. Mowlem & Co., Westininster à 


S. 7.1457 0 0 

The successful tenderer is to be allowed to sublet to Hay ward 
Brothers and Eckstein the manufacture of the cast-iron materials 
required in connection with the work. 


Walsall.—The T.C. has accepted the tender of 


Messrs. Crompton & Co., Ltd., of Chelmsford, for the supply of 
an additional booster and switch gear at £327. 


West Ham.—The Council on Tuesday accepted the 
tender of Messrs. I Witting Bros., 49, Cannon Street, at the eum of 
£518 per car for the supply of 50 tramcars. The car bodies will be 
by Messrs. G. F. Milnes & Co, the trucks by the Brush Company, 


the controllers by the British 'l'homson-llouston Company, and the 
motors by Messrs. Witting Bros. 


FORTHCOMING EVENT 


— — — 


Tuesday, July 29th. —At 7 p.m. Institution of Junior Engineers. 
Visit to the Engineering Workshops and Laboratories 
of the Battersea Polytechnic. Address by the 
Principal, Mr. S. H. Wells, Wh. Sc., on the scheme 
of the London University for examinations in the 
newly-created Faculty of Engineering. 


THE CENTRAL STATION ENGINEER. 


— — 


Tux staff of the Lowestoft Corporation Klectricity Works had their 
second annual outing on Wednesday, 16th. The steam yacht 
Atalanta was chartered for the day, and convcyed the party up the 


Broads as far as Buckingham Ferry, where various sports were held. 
Luncheon was served aboard. 


On Saturday, July 12th, a gold scarf pin was presented to Mr. 
Н. PnirLBEY, the mains superintendent, on the occasion of his 
leaving Crovdon,to take up a position with Callender's Cable and 
Construction Company. 

The second annual field day in connection with the Southport 
electrical undertaking was held on Thursday and Friday at Kew 
Gardens, the character of the proceedings being much the same as 
on the previous occasion. Altogether over 200 persons participated, 

On 18th inst. Mr. T. Tyson was presented with a marble clock aud 
bronzes by his friends at the Hartlepools Electric 'l'ramways 
Company, where he has been chief electrical engineer for the past 
six years. He is leaving to take up the chief engincership to the 
Great Grimsby ‘Tramway Company. 


NOTES. 


Warning.—Manufacturers and others supplying clec- 
trical machinery should be ontheir guard against an individual who 
is playing a very old and mean trick. He calls personally and asks 
for quotations and details for machinery or material under the 
pretence that he has authority from a responsible house to place 
orders. He goes во far as to place a verbal order to be confirmed 
by post later, but having run short of cash he obtains a small loan to 
help him home. Subsequent inquirics prove that the responsible 
house knows nothing of the man, and that the order is a bogus one. 
The game has lately been played by him in the provinces, but 
Londoners should beware as well. 


Obituary.—The death occurred on 20th inst, in 
London, of Mr. J. W. Mackay, the president of the Commercial 
Cable Company. His early ycars were passed quite in obscurity ; 
his position of prominence and afiluence resulted from his almost 
phenomenal gold and silver discoveries in 1872, when he was 41 
years of age. His name became a household word to telegraph men 
everywhere, by reason of the important and successful enterprise 
into which he threw himself in partnership with Mr. James Gordon 
Bennett іп 1884; we refer, of course, to the establishment of 
two new telegraph cables across the Atlantic from the U.S. to 
France, cables which afterwards became part of the great system of 
the Commercial Cable Company. The object with which Mackay 
and Bennett laid those cables, was to reduce the cost of telegraphy 
between Europe and America by fighting the Anglo-American 
Telegraph Company. The Mackay-Bennett cables kept the rate 
down to 6d. for some time, but, says the 771 es, it was afterwards 
raised to 1s. by an agreement with the Anglo-Amcrican Company 
and its allies. It is stated that Mr. Mackay’s position on the Com- 
mercial Cable Company will now be occupied by vice-president 
Q. G: Ward, who will carry out the company’s Расійе cable scheme. 

The death occurred last week of Mr. Joseph Pyke, who was one 
of the founders of the London Electric Supply Corporation. 


Diagram of Controller Connections. — A second 
edition of the excellent diagram drawn by Mr. E. A. C Kochs 
engineer-in-charge at Sheffield Corporation tramways power station, 
has recently been issued. This is intended to enable motormen to 
obtain clear ideas of the complicated apparatus of which they are in 
charge, and should be used, as at Sheffield, in conjunction with a 
course of elementary lectures to the men. The first edition, we 
understand, met with a warm reception, both from those more 
directly interested and from technical schools. The diagram has 
been so arranged as to represent the principles involved in every 
type of series-parallel controller, without restriction to any one 
make, and is so clearly drawn and lettered that any intelligent 
motorman should be able to follow it. We have pleasure in drawing 
the attention of tramway managers to its re-issue. 


The Steam Turbine in America-— Discussing steam 
turbines at the recent Cincinnati Convention, Mr. Francis Hodg- 
kinson, of l'ittsburg, said that in that city machines of this cha- 
racter, of an aggregate of over 30,000 x w., and ranging in size from 
300 to 5,000 kw., were under construction. The speaker cited one 
remarkable instance of steam economy —1177 lbs. of steam per E. R. p. 
— but admitted that it was given under exceptional conditions, 
which were 165 lbs. boiler pressure, 29 in. of vacuum, and 180° of 
superheat. He said that a steam turbine could compete in price 
with a first-class reciprocating engine, and he thought that the cost 
of maintenance would be exceptionally low. Others questioned 
whether such a long shaft revolving on two bearings only would 
bear up under a continuous load, but Mr. Hodgkinson thought there 
would be no ditliculty on that score. On the whole, there was sur- 
prisinely little discussion on this important subject, which is the 
more noticeable, as the central station men in all the larger cities 
are greatly interested in it.— Western Electrician. 


The South African “Melon Patch.“ We quote the 
following from an American exchange, the Age of Steel. Tt is in- 
teresting as being one of many evidences of the wideawakeness of 
our foreign rivals as to South African possibilities: The revival 
of Trade between South Africa and the United States is already 
beginning to show some lively signs of getting rid of its night-cap. 
Steamship agents are particularly in evidence, and competition in 
freight rates has got its razor on the whetstone. One combination 
sends six ships a month to South Africa with heavy rebates pro- 
mised, and a new family of shipping interests are dispatching two 
ships a week to the same place. There is a big demand for grain, 
and building material, and 10 car-loads of agricultural implements 
were recently loaded on one ship Africa-bound. And this is but 
the beginning of what may prove to be of vast commercial import- 
ance. Now the gate i8 open, walk into the melon patch.” 

We read in another American Exchange that a new association 
has been formed known as the ©“ Export Club of America.” It has 
headquarters in New York City, and the charter membership, 
limited to 500, has nearly been attained. Mr. H. 8. Salt, of the 
Western Electric Company, is one of the vice-presidents. Among 
the companies in membership are the Electric Storage Battery 
Company, John A. Roebling's Sons Company, Milliken Bros. & Co. 
The dues are $10 per year; and the initiation fee, 825. The chief 
object of the club is to act as an export board of trade or exchange, 


with committees for different branches of trade, including the 
electrical. | 


Electric Signalling, —The North-Eastern Railway Com- 
pany at ''yne Dock have installed an electro-pneumatic signalling 
system by Messrs. McKenzie and Holland. It consists of 
two electro-pneumatic frames, one of 71 levers and the other of 35 
levers, and it is estimated that if the old style of mechanical 


locking had been adopted, a cabin containing not less than 259 
levers would have been required. | 


Shock Accident.—The son of Superintendent Alexander, 
of the Durban (Natal) Police, while working at the local tramway 
electric power station, through some misunderstanding lately 
reccived a severe shock of over 2,000 volts. He miraculously escaped, 
but one of his hands was badly burned. 


Fuel Oil for the New York Rapid Transit Power 
House.—The Engineering and Mining Journal says it is reported 
that the contractors who will operate the Rapid Transit line in New 
York City are considering the question of using fuel oil in the 
power plants which are to be built for that line. 


Institution of Electrical Engineers (Dublin).— 
In consequence of the resignation of Mr. F. Gill, who, as we stated 
last week, is leaving Dublin for London, Mr. W. Tatlow, M.A., B.E.. 
has been appointed honorary secretary to the Dublin Section of the 
Institution of Electrical Engineers, and all communications should 
be sent to Mr. Tatlow, at 20, Fleet Street, Dublin. 


Generating Stations and the Factory Acts—In its 
firat notice of the annual report of the chief inspector of factories 
and workshops for the year 1901, the Lancet comments upon the 
remarks mace therein respecting electricity works as follows :— 

“The increasing number and importance of electrical generating 
works, and the well-recognised danger which threatens those who 
work in them, have engaged the serious attention of the department, 
but, up to the present time, the chief work done by the inspectors 
has apparently been confined to the southern division of England— 
at any rate, the report of the chief inspector for the southern division 
is the only one which is specifically referred to in the chief 
inspector's prefatory remarks on the question. The whole subject 
is, of course, a comparatively new one, and it may be of use here to 
describe in brief outline the way in which the electrical industry 
became to some exteut under the control of the department. It 
need hardly be said that the generation of electricity as a commer- 
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cial enterprise was not forescen by: those who framed the earlier 
Factory Acts, and finally electrical works only came within the 
purview of the factory inspectors because they were places in which 
a dangerous trade was being carricd on. A committee was appointed 
to advise as to the regulations which should become obligatory in 
factories carrying on this trade, and certain recommendations were 
drawn up, and the attention of the owners and managers 
of electrical works was drawn to them. In future there 
will be no difficulty as to the question as to whether elec- 
trical generating works do or do not fall within the scope of 
the Factory Acts, for the matter is made clear in the Act of 
1901, which defines as a factory any place in which electrical energy 
is generated or transformed the only exception being that made in 
the case of private houses. The report of Mr. W. D. Cramp, the 
superintending inspector for the southern division of England, 
contains information derived from London, Southampton and 
Bristol, and in addition some valuable notes by Mr. Fearon 
(peripatetic inspector) who visited a large number of electrical 
generating works to inquire and to report as to how far the recom- 
mendations of the Dangerons Trades Committce had been carried 
out, The result of his visits was, on the whole, satisfactory. Ile 
found that the electrical engineers welcomed the recommendations 
as being thoroughly practical, and that in a very great many cases 
they had, as far as poseible, adopted them in the management of 
plant which had not been designed with a view to comply with 
them. Mr. Fearon adds three suggestions of his own. The 
first two of these appear to be of special value and the first at 
least isso easy of application and so obvious in intention that there 
seems to be no reason why it should not be immediately and 
univereally adopted. It may perhaps be useful to give these recom- 
mendations in «rtenso, in the hope that they may be seen by some 
engineers concerned in the work who may not have leisure to 
wade through a big un-indexed blue book. 

1, All spanners or other tools for work on or near live metal should have 
moulded handles and box spanners cnly should be used. 

2. The cases of all instruments to which there are high pressure connections 
shouldbe earthed for the same rcasons as transformer cases are. 

3. Experienced men only should be allowed to work in sub-stations or behind 
switchboards, 


Erratam.—On p. 123 in our last issue, line 3, for 
“5 per cent.” read 35 per cent." 


Liquid Fuel in Southern California,—Though with- 
out coal, the State of California possesses petroleum, boring 
for which is now actively oarried on, even to the extent of 
some borings being made in the shallow sea. Californian oil is 
different from other American oils, in that it has a basis of 
aspbaltum to the extent of 30 per cent., and this is obtained by 
distillation of the lighter portions, and finds a ready market. The 
wells average 1,000 ft. in depth, and the oil contains about 
6 per cent. of. water, the amount of which is tested by putting 50 
cb. em, of the oil into & graduated burette with 50 cb. cm. of 
gasoline, The latter when agitated with the former, appears to set 
free {һе water globules from their oil envelope, and the water is 
precipitated. Californian oil has a low specific gravity, and a high 
flash point, and loses little by exposure to the sun's heat. lo use 
the oil, writes Mr. Warren in the Electrical [eview, New York, as 
fuel, it is pumped from store to the furnace supply tank of about 
4,000 gallons capacity, in which it is heated to 80° F. It is next 
made to traverse pipes in tbe breeching of the boilers, which heat 
it to 190°, and it is then sprayed by steam from burners consisting of 
two circnlar discs of 14 in. diameter, slotted and so arranged 
that the oil fed by a separate pipe to the lip of the upper disc meets 
the steam at its orifice just under the lip, forming the oil into 
a fan-tail spray of fine particles, which ignite immediately by the 
heat of the brick lining and the bricks on the grate. lach burner 
will evaporate 3,000 /arrels of water per hour from and at 190°; 
probably pounds is intended. The sound of the burners is 
soft, and the flame fills the fire-box. The storage of oil 
requires 40 per cent. less area than coal, aud less floor 
space is required in front of the boilers also. The evapora- 
tive efficiency of oil, weight for weight with average coal, is 25 per 
cent. better, and it is supcrerogatory to mention the saving in all the 
expenses connected with ashes, brooms, dust, &c., while smoke is 
entirely absent when the air supply is properly regulated, as to 
which, however, it is not out of place to remark tkat oil burning is 
not attempted except under conditions as to refractory furnace 
linings that would make an equal success with coal. 


Municipal Trading at Birmingham.— In conjunction 
with other trades, members of the electrical industry at Birming- 
ham have protested against the extent to which municipal trading 
18 carried on in that city. Ata publie meeting held on Friday it was 
stated that the unfair competition on the part of the City Council 
was crippling private enterprise, and a resolution was carricd to the 
effect that no further extension of municipal trading should be 
made by the Corporation pending the report of the Parliamentary 
Committee, which is inquiring into the principles upon which muni- 
cipalities should be allowed to trade. 


Automobile Exhibition,—An International Automobile 
Exhibition will be held in Hamburg from October 3rd to 12th next. 
The show, which is being organised by the Association of German 
Cycle Agents, will be held in the hall of the Rotherbaum Velodrome. 
Particulars of the forthcoming exhibition can be obtained on appli- 
cation to Mr. Lofer, Dammthorstrasse, 32, Hamburg. 


Molidays,—The works of Messrs. Evershed & Vignoles, 
Limited, at Harrow Road, aud those of the Langdon-Davies 
Electric Motor Company, Limited, of Southwark Street, S. E., will 
be closed from Saturday, August 2nd to August 9th inclusive. 


London Electrical Contractors’ Association.— Tho 
annual meeting of this Association will be held on Tuesday next 
at Anderton's Hotel, E.C., at 6 p.m. The retiring president (Mr. 
W. R. Woodward) will report on the year’s work, and the new 
president will deliver an inaugural address. Previous to this 
mecting an extraordinary gencral meeting is to be held at 5.45 p.m. 


. to consider certain alterations and additions to the rules. The 


meetings are open to non-members. 


Marconi and the Coherer Patent.—Our readers, by 
aid of the articles recently contributed to our columns by Prof. 
Banti and Mr. Sullivan, will be fully cognisant of the pretty little 
squabble which has been raging round the Castelli cohcrer, as well 
as of the bye-play of Lieut. Solari and Signor Marconi. Lieut. 
Solari said that he brought the new receiver to Signor Marconi, 
and they agreed to call it “the Italian Navy Сорегег " ; further, he 
said that he (Solari) had the right to patent the invention in his 
own name, but he did not actually do so, Whether Solari or 
Castelli was the prior inventor matters not. What does matter is 
the fact that on September 10th, 1901, Marconi lodged an application 
for a patent in his own name, for " Improvements in coherers or 
detectors for electric waves." 

What matters still more is the further fact that the following 
notice appears on p. 961 of the /ilustrated Ujictal Journal (l'atents) 
for Wednesday, July 16th, 1902 :— 

* 1901. 

“18,105. GuariELMO Marconi seeks leave to amend the applica- 
tion for Letters Patent, numbered as above, for ' Improvements in 
coherers or detectors for electric waves,’ by converting it into an 
application for a Patent for an invention communicated to him 
from abroad by the Marquis Lingi (sie, Solari, of Italy." 

This notice is, we think, exceedingly significant. What was thc 
subject matter of this patent specification ? Obviously, it was taken 
out in Signor Marconi's name; why does he now, after the lapse of 
ten months, seek to amend it hy substituting Solaris name for his 
own as the inventor ? Perhaps Signor Marconi will be kind enough 
to enlighten us upon these points ? 


“A Wonderful Law."—We find it somewhat difficult 
to see the point of the implied ridicule of one of our contemporaries, 
on the enunciation of the law differentiating magnetic from non- 
magnetic substances. Our familiarity with electro-magnetic 
phenomena has evidently not reached the stage where the well- 
known adage would apply, as it seems to us that the considcration 
of the phenomena whose complete explanation is still unknown, 
must necessarily excite curiosity aud wonder in the scientific mind. 
Perhaps our contemporary has a complete explanation, satisfy ing 
both, carefully pigeon-holed. If so, why not? 


Appointments Vacant,—The Walthamstow Technical 
Institute require a teacher of electric wiring ; an assistant engineer 
is wanted at Southend at a salary of £130. See Official Notices“ 
to-day. 


Bradford Tramways,—On Tuesday the chairman of 
tbe Finance Committee reported that, after bearing the expense of 
£6,222 arising from accidents, and writing off £22,397 for deprecia- 
tion, the net result of the clectric tramway working to date is a loss 
of £9,104, of which £5,290 has ari-en during the present year. Of 
this loss, £6,C00 is to be put on the rate for next year. Our corre- 
spondent informs us that the Corporation adopts the principle of 
writing off very large depreciation, and of running the trams at the 
cheapest possible fares, in order to barely cover cost and not to 
make any profit. 

Bangor College, —4A course of instruction in electrical 
measurement and practical electricity is to be commenced in 
October at the University College at Bangor, See our "Official 
Notices for details. 


Canadian Niagara. — Our Niagara Falls correspondent 
writes: —!“ At a meeting of the Canadian Niagara Power Company 
held in Toronto, Ont., on Saturday, June 7th, W. H. Beatty was 
elected president, William B. Rankine vice-president and treasurer, 
and A. Monro ’Grier secretary. The executive board consists of 
W. H. Beatty, William D. Rankine and Wallace Nesbitt. On the 
same day it was announced that the transmission between Niagara 
Falls and Toronto is to be effected at a potential of 60,000 volts, 
Contracts for 12 step-up transformers to be used in this service 
have been awarded to the Canadian General Electric Company, at 
a cost, it is stated, of about $100,000. That a voltage of 60,000 
has been adopted for this prospective transmission is a matter of 
much general interest. The transmission between Niagara Falls 
and Buffalo is now effected at a voltage of about 20,000, the dis- 
tance being about 25 miles. From Niagara Falls to Toronto by an 
all-land route the length of transmission line required will be about 
90 miles. For some little time a series of experiments have been 
conducted at Niagara Falls looking to the use of a voltage of 
60,000 on the Toronto transmission line. An experimental line has 
been in service, the result being that when the Niagara —'l oronto 
line is in operation it will probably be the first commercial applica- 
tion of 60,000 volts. The Canadian Niagara Power Company will 
generate current in its plant now in building on the Canadian side 
at Niagara at a voltage of 11,000 and in units of 10,000 n.p. The 
transformers will step up the voltage to 60,000 volts, at which 
pressure it will be hurled towards Toronto. The last transmission 
line erected by the Niagara Falla Power Company between Butialo 
and Niagara Falls is made of aluminium, and it may be that this 
metal will be adopted for the cables in the proposed Niagara — 
Toronto line. At first. 10,000. n.p. will be seut to Toronto, which 
amount will be the product of oue of the big generators to be iu 
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stalled in the station. Work on the Canadian Niagara Power 
Company's tunnel and wheel-pit is progressing with rapidity. 
Over 1,000 ft. of the tunnel bave been driven, and the wheel- 
pit work is going on with fair progress. The company's hope 
is to have power ready for customers by July, 1903, but this 
does not signify that Toronto will have to wait until that time for 
Niagara energy. The relations of the Canadian Niagara Power 
Company and the Niagara Falls Power Company are euch, that the 
latter might furnish power from its new wheel-pit and station for 
the Toronto transmission previous to the completion of the 
Canadian plant. This second great wheel-pit and station are now 
well along, and within a couple of months, or by August next, the 
first delivery of power from the station is expected to occur. Bo 
far as is known, the Canadian Niagara Power Company has not 
announced whether or no it will itself undertake the Toronto trans- 
mission, or whether it will leave this part of the undertaking to 
another company, who might purchase the current at the station, 
and transmit it to the market. It is known that at the last session 
of Parliament a company was incorporated under the name of the 
Toronto and Niagara Power Company. In the name we have & con- 
nection between the source of supply and the consuming market, 
but just in what way this company will be connected with this 
latest undertaking of transmitting Niagara power to Toronto ata 
voltage of 60,000 is unknown. Stretching between Niagara Falls 
and Buffalo there are six copper and three aluminium cables, 
all of them bare. The distance from Niagara Falls to Buffalo 
is not over 25 miles, and it may be accepted as a fact that if 
it is found unnecessary to cover cables on a 25-mile transmission, 
it will be found equally so between Niagara Falls and Toronto, 
where the distance is 90 miles. If aluminium cables are used 
in the Niagara — Toronto transmission, it is evident that they 
will be of greater diameter than copper cables that would carry 
the same load, and it is therefore quite unlikely that any covering 
of the cables will be attempted. Of the notable power develop- 
ments in this country, it is believed that none of them is using 
60,000 volts for transmission purposes. Experimental lines have 
been operated at even a higher voltage, but prospects are that 
Niagara will blaze the way in this application, as it has in numerous 
other features connected with electrical advancement during 
recent years. Should power from the plant of the Niagara Falls 
Power Company on the New York State side at Niagara be trans- 
mitted across the border into the Dominion, and thence to Toronto 
at this high voltage, it will be somewbat of an international 
victory in the application of 60,000 volts to commercial purposes. 
Perhaps a better idea of what itis proposed to do at Niagara in 
this matter of development and transmission of power 18 
obtained through comparison with the latest data obtainable as to 
what other notable installations are doing. California has won 
prominence in the matter of going into the mountains for its power 
sources and transmitting the electric current to markets in cities. 
The Bay Counties Power Company has several transmission lines. 
The line to Sacramento is 61 miles long, and carries current at 
40,000 volts. The line to Nevada City is operated at 24,С00 volta, 
and current is carried to Oakland and other places at 40,C00 volts, 
the distance being 140 miles, The Power Development Company 
of San Francisco transmits current 14 miles at 11,500 volts. The 
Mount Witney Power Company, of Tulare County, California, 
transmits current 65 milesat 17,300 volts. On this line a voltage of 
34,600 is soon to be used. The Utah Light and Power Company 
operate a plant at Ogden, Utah, where the pressure is raised to 
16,100 volte, and transmitted 38 miles to Salt Lake City. The 
Shawinigan Falls Power Company is now building a transmission 
line between its station and the City of Montreal, a distance of 
about 85 miles, over which it is proposed to transmit power at a 
voltage between 40,000 and 50,000. From this it will be seen that 
the prospective Niagara—Toronto transmission will have features 
that will command attention. In the present station of the Niagara 
Falls Power Company the power is developed in units of 5,000 H.P., 
and the fact that the generators of the Canadian Niagara Power Co. 
will generate current with units of 10,000 н.р. will make them notable 
in every way. When the Toronto— Niagara transmission line is in 
operation, it is likely that several Canadian cities will avail them- 
selves of the presence of the line to use the current, so that every 
city and town on the route between Niagara Falls and Toronto will 
receive benefits from the transmission of the current." 


NEW COMPANIES REGISTERED. 


€ Scottish Electrician" Publishing Co., Ltd. (5.135).— 
This company was registered in Edinburgh, on July 4th, by Oswald & Son, 
Edinburgh, with a capital of £1,000in £lshares,to acquire and take over as a 
going concern, the monthly journal known as the Scottish Electrician and 
Electrical World, and to carry on the business of printers and cireulators of 
magazines, journals, newspapers, and other publications. ќе. The first 
subscribers (each with one share)are: E. G. Tidd, engineer, 25, Gordon Street. 
Glasgow; H. D. Chalmers, solicitor, 112, Wellington Street, Glascow: А. М, 
Carstairs, chartered accountant, Glasgow; Н, Gill, journalist, 70. Imperial 
Buildings. Ludgate Circus, London, E. C.; Cardine B. Gil', 70, Imperial Build- 
ings, Ludgate Circus, London, E; (.: I. A. Brewer, patent agent. 249, West 
George Street, Glasgow ; and W. Hyde, publisher 34, North Frederick Street 
Glasgow. Number and names of directors not given, Registered сћес, Albany 
Chambers, Charing Cross, Glasgow, 


British United Tramways, Ltd. /74,281).—' This company was 
registered on July 9th, with & capital of £100 in £1 shares, to construct, 
maintain and work tramways, light railways, electrical and other railways, 
motors, accessories and appurtenances, to Manufacture and deal in horse and 
motor vehicles, to supply electricity for any purpose, and to manufacture tires 
and india-rubber, &c. The first subscribers (each with one share) are:— 
G. Bedford, 419, Strand, W.C., clerk; A. Bradley, Glen Lyn, Ingham Road, 
W. Hampstead, engineer; I. Harlick, 31, Hijlfeld Park, Muswell Hill, N., 
clerk; J. C. Bruford, с/о R. Goodman, Broad Street House, E. C., article 


clerk; E. C. Parford, 10, New Street, Kennington, 8.E., secretary; R.^C. 
Baker, 164, London Road, Croydon, tobacconist; and Р.Н. King, B. Sc., 


13, Crawford Street, W. No initial publie issue. Registered without articles of 
association. 


Bath Electric Tramways, Ltd. (74,278).—This company was 
registered on July 9th, with a capital of £230,000in £1 shares (75,000 preference, 
125,000 preference ordinery, and 30,000 deferred), to acquire and turn to account 
any tramways iu or near Bath, to work the same by electricity, steam or other 
power, to make and deal in carriaxes, motor сагв, vans, locomotives, 
accumulators, dynamos, to adopt an agreement with the E.C. Syndicate, Ltd., 
to manufacture, lay down and maintain any cables, wires, and line», and to 
carry on the general business of a tramway, telepbone, telegraph and electric 
licht, heat and supply company. The first subscribers &re:—V. Caillard, 92, 
Cannon Street, E.C. Kt., with 250 shares; J. Sivewright, Tulliallen, Kincardine- 
on-Forth, Kt., K. C. VI. z., with 250 shares: H. F. Clutterbuck, 50, Cornhill, E.C., 
bank director, with 250 shares; H. A. Butters, 48, Threadneedle Street, E.C., 
director of Geneva Electric Tramways, I. td., and Mexico Electric Tramways 
Co., Ltd., with 250 shares; A. A. C. Swinton, 66, Victoria Street, 8.W., 
managing director of Cambridge Electr'c Supply Co., Ltd., with 250 shares; 
J. E. Huxtable, 14, St. Helen's Place, E.C., so icitor, with one share; and A. R. 
Warren, 28, Harrington Gardens, S.W., solicitor, with one share. Minimum 
cash subscription, £135,000. The number of directors is not to be less than 
three nor more than five; the first are V. Caillard, Hon. Sir J. Bivewright, 
K. C. M. GG., J. F. Clutterbuck, H. A. Butters, and A. A. C. Swinton: 
qualification, £250; remuneration, £300 per annum for the chairman and £200 
each fur ordinary directors (to be increased according to profits). 


British Eastern Electric Power Co., Ltd. (74,280).—This 
company was registered on July 9th, with a capital of £1000 in £1 shares to 
carry on the business of eleotricians, suppliers of electric light, proprietors of 
tramways, light railways, stehe coaches, keepers of livery and bait stables, engi- 
neers. епчіпе and machinery builders, makers of rolling stock, wharfingers, 
warehousemen, &c. The first enbscribers (each with one share) are:—W. D. 
Hoare, 27, Austin Friars, E.C., East Indian merchant; G. Miller, 27, Austin 
Friars, E.C., East Indian merchant; R. Miller, 27, Austin Friars, E.C., East 
Indian merchant; R. S. Guinness, 14, Charing Cross, S.W., banker; J. Kincaid, 
29, Gt. George Street, Westminster, civil engineer; E. Manville, 29, Gt. George 
Ntreet, Westminster, civil engineer; and J. E. Waller, 29, Gt. George Street, 
Westminster, civil engineer. No initial public issue. The number of directors 
is not to be less than two nor more than ten; the subscribers are to appoint the 
first; remuneration as fixed by the company. 


Imperial Electric Lamp and Battery Syndicate, Limited 
(14,355). —'This company was registered on July 16th, with a capital of £2,000 in 
£1 shares, to adopt an agreement with P. Plater and E. Munk, and to 
on the business of vendors, patentees, or manufacturers of electric lamps an 
batteries, &c. The first subscribers (each with one share) are:—E. Ellis, 
154, Rosendale Road. West Dulwich, 8.E, clerk; A. Sissons, Redcot, Elm 
Road, East Sheen, accountant; F. J. Maker, 48, Wilberforce Road, Finsbury 
Park, N.. secretary; H. B. Cutler, 10, 8t. John's Park, Blackheath, 8.E., clerk; 
E. F. Johnston, Cuddersdon, Wimbledon, secretary; W. J. Fwurar, 19, 
Broadticld Road, Hither Green, Catford, clerk; and A. H. West, Grove Lodge, 
South Woodford, clerk. No initial public issue, The number of directors is 


not to be less than two nor more than five; the subscribers are to appoint the 
first; qualification, 50 shares. 


London Electromobile Syndicate, Limited (74,324).—This 
company was registered on July 12th, with a capital of £6,000 in £1 shares, to 
acquire and work patents for inventions, registered designs, and similar 
privileges relating to clectric and other motor cars, to buy, sell, let and deal in 
and with electric and other motors and cycles of every kind, to provide and 
supply power and light, to carry passengers and goods, &c. The first sub- 
scribers are :— H. J. Clack, Hazelmere, Chadwick Road, Leytonstone, electrical 
engineer, with 200 shares; G. J. Anderson, 74, East India Dock Road, Poplar, 
contractor, with 200 shares; G. Gordon, Lynwood, 5, Vanbrugh Hill, Black- 
heath, chemist, with 200 shares; H. Grimsdall, 22, The Avenue, Hornsey, chief 
clerk of County Court, with 200 shares; G. A. Saunders, 262, Manchester Road, 
Cubitt Town, E., licensed victualler, with 100 shares; J. Higson, 106, East 
Ferry Road, Cubitt Town, E., engineer, with 100 shares; and H. Base, A khan, 
Cambridge Park, Wanstead, contractor, with 200 shares. No initial public 
issue. The number of directors is not to be less than three nor more than six. 
The first are E. J. Clark (chairman), G. J. Anderson, H. Base, Н, Grimsdall and 
C. Gordon, Registered oftice, 85, East India Dock Road, Poplar, E. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Indo-European Telegraph Company, Limited (3,953).— 
This company's annua! return was filed on May 22nd, when 17,000 shares were 
taken up out of a nominal capital of £450,000 in 18,00? shares of #25 each. 
£25,000 has been paid up on each rhare, resulting ia the receipt of £425,000. 
Mortgages and charges: nil. 


Western Telegraph Company, Limited (6,580) —This com- 
pany's annual return was filed on June 4th, when 207,990 shares were taken up 
out of a nominal capital of £2,500,00 in 250,000 shares of £10 each. pd 
share has been called up on 180,000, resulting in the receipt of £1,900,000. 


£779,300 is considered as paid on 77,930 shares. Mortgages and charges: 
£578,135, 


West India and Panama Telegraph Company, Limited 
(11,116).— This company's annual return was filed on June 8rd, when 88,821 
ordinary, 34,563 first preference and 4,669 second preference shares were taken 
up out of a nominal capital of £2,445,690 in 900,000 ordinary, 34,563 first 
preference and 10,000 second preference shares of £10 each. 41,275,580 is 
considered as paid. Mortgages and charges, £80,000 


Cuba Submarine Telegraph Company, Limited—(4,710). 
This company’s annual return was filed on May 28th, when the entire ca ital 
of £220,000 in 16,000 ordinary and 6,000 preference shares of £10 each had been 
taken up and paid in full. Mortgages and charges, nil. 


Southport Tramways (ompany, Limited.—Particulars of 
registered mortgages and charges: date of creation, March 12th, 1902. Amount 
secured, £5,000. Property charged : The company's undertaking and property, 
present and future, including uncalled capital. Persons entitled to the charge 
J. Hesketh and 8, B. Murray, 5, Threadnecdle Street, E.C. 


CITY NOTES. 


West India and Panama Telegraph Company. 
Limited. 


Тнк following is а copy of a circular now being sent out to share- 


holders iu this company :— 


Sin (or MapAM),—The shareholders have previously been informed that me 
opening of the Bermuda—Jamaica cable in 1898 brought about a difference 0 
opinion between the Cuba Submarine Telegraph Company and this company 
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consequent upon our having exchanged traffic with the Direct West India 
Cable Company at Jamaica, when “viad” by the Bermuda route at 
a transit rate, this transit rate being less than the local rate from 
Jamaica to our stations, and from our stations to Jamaica. The Cuba 
Sabmarine Company thereupon commenced an action at law against this com- 

y to obtain s judicial interpretation of the Traffic Agreement under which 
— companies had worked since 1870. The case came before Mr. Justice 
Farwell in May, 1900, aod he delivered judgment in favour of the Cuba Sub- 

Company, whereupon our company carried the case to the 
. In June, 1901, the Lords Justices of that Court in effect 


Te 
Court of Ap : 
Acting upon the highest legal 


upheld the judgment of the lower Court. 
opinion, the directors decided to peti, ion the House of Lords fora revision of 


e ment of the lower Courts. The judgment of the House of Lords was 
delivered on the 26rd ult. confirming the order of the Caurt of Appeal and dis- 
missing our petition with costs. The result cf this decision is that the company 
is by the injunction of the Courts perpetually restrained from forwarding to any 
8 or East of Jamaica any message received from the Direct West 

is Company at a rate less than the local rate. A second injunction 
restrains this company from entering into or carrying out any 
trafüc arrangement prejudicial to the interests of the Cuba Company. 
The directors have no alternative but to obey the injunctions which are now 
in force. They have, therefore, been compelled to no ify the Direct West 
India Company that, on and after the 16th inst., no messages can be accepted 
at Jamaica from the Direct West India Company for transmission over this 
company’s system, except at local rates, and that no messages can be accepted 
at any of this company’s stations for transmission over the Direct West India 
Company's system otherwise than as local messages destined for Jamaica, and 
at the same rates as those charged to the general public for the same sei vice. 
The directors feel it their do to communicate these facts to you, and at the 
same time to point out that the financial effect of this juigment is that this 
company has to per penates to the Cubs Submarine Company on messsges 
exobanged with the Direct West India Company since its incoming at Jamaica 
in January, 1908. These penalties amount in the aggregate to many thousands 
of pounds—a considerable amount of which has already been provided for out 
of profits of previous half-years, leaving the balanceof the penalties and the 
law costs still to be dealt with, but some time must necessarily elapse before 


the exact amount is ascertainable. 
R. T. Brown, Manager and Secretary. 


British Electric Transformer Manufactaring 


Company. 


Тив directors’ report for the year ended June 30th, 1902, shows 
that after paying all manufacturing costs and expenses of adminis- 
tration, and providing for repairs and depreciation, there remains a 
net profit of £7,194 12s. 11d, which, with the amount brought 
forward from last year, viz , £1,960 14s. 11d., makes a total available 
balance of £9,155 7s. 10d. A dividend at the rate of 10 per cent. 
per annum disposes of £4,000 ; there is carried to reserve fund 
£2,500, and £2,655 is carried forward. The new works at Hayes, 
Middlesex, were completed and manufacturing commenced in 
November last, and the removal of the whole of the plant and 
machinery from the old factory was satisfactorily effected by the 
end of the year. The business is increasing st a steady and catis- 


factory rate. 


The General Electric Company (1900), Limited. 


Tux directors’ report for the year ended March 31st, 1902, shows 
that the net trading ts and income from investments, &c., 
amount to £85,947 10s. 11d., and after deducting depreciation and 
debenture interest, amounting t» £20,800 43. 54, there remains в 
balance of £65,147 6s. 6d. The preference dividend (5 per cent.) 
absorbed £12,500, and the balance is to b» appropriated as follows 


To payment of managing directors’ and 

employés’ bonus adi . £3,264 14 8 
To payment of dividend on ordinary 

shares at the rate of 10 per cent. for 

the year ended March 31st, 1902 ... 26,416 0 0 
To reserve account n . 20,966 11 10 

i ———— ———— £52,647 6 6 

Considerable portions of the new works at Witton, Birmingham, 
inelnding the engineering shops, power house, and carbon works 
ate now in operation, and the foundry and tube works are expected 
to be in working order within the next few months. 


— 


The Eastern Telegraph Company, Limited. 
Bin Jonn Могғе Barry, K.C.B. (chairman), presided at River 
Plate House on Wednesday afternoon over the sixtieth half-yearly 
ordinary general meeting of the above company, and, in 
moving the adoption of the report, which appears on the 
next page, said that the gross revenue of the half-year to 
March 31st was, in round figures, £617,000 as against £624,000 in 
the corresponding period of 1891, or a decrease of £7,000. They 
must remember, however, that they were making a comparison with 
& year which was the second largest in receipts that had ever been 
noted in the history of the company, aud they would not forget 
toat in January last he ventured to say they could hardly expect a 
continuation of the very large revenue they had been receiving in 
the earlier stages of the war. On the whole it was very satis- 
factory that the diminution wa3 not larger than it was. It was 
Pleasant to realise that the commercial traffic of South 
Africa was showing а very marked amount of vitality, 
and was increasing in a very encouraging way since the 
termination of the war. With regard to the expenditure, the 
0 expenses for the half-year were £149,000, as against 
£135,000 ia the nding period, o an increase of about 
b ue £5,000 of this increase was accounted for by the compaay 
belons to pay their proportion of the special charges of stations 
elonging to the associated companies, particularly upon the new 
ы toute to Australasia, vid the Cape. That was a matter they 
чөң undertaken, and they could not carry out extra stations with- 
increasing the expenditure. Other items of increase were 
mais and wages at home and abroad, the maintenance of instru- 
ogra te introduction of improvements, The first item таза 
increase, and besides there was such an increase in their 


ramifications, and, owing to the reduction of tariffs, they had to 
carry a largely increased number of words so that the staff was bound 
to increase. With regard to the increase in the maintenance of 
electrical instruments and the introduction of improvemente, that 
was a matter to which they could not shut their eyes. Improve- 
ments were made and the maintenance of these instruments became 
expensive, and they felt themselves bound to adopt the best 
improvements, not only for getting more speed out of their cables, 
and also for the avoidance of errors. They could congratulate 
themselves on having kept well abreast of all modern requirements 
in that respect. With regard to the renewals and repairs to cables, 
this year the item was £39,000, as against £46,000 in the 
corresponding period, but this was a saving which might not be 
realised in another year, as it depended entirely on circumstances 
beyond their control. The average ratio of total expenses to 
revenue during the past 11 years, was 31—3 per cent., whereas in the 
present financial year it worked out at 34°10 per cent., so that 
although their expenses showed an upward tendency, yet the ratio 
was rather below the average. Ths broad result was that after 
paying debenture and preference interest, they declared the same 
dividend and bonus as usual, and carried to the general reserve 
fund £175,000, as against £205,000 in the corresponding period. 
Proceeding, the cbairman referred to the protracted negotiations 
which had taken place with reference to the reduction of the tariff 
to India, which had now been reduced to 2s. 6d. a word, and said an 
unjust insinuation had been made, that the company was against 
the reduction, and had welcomed ob.tacles. He entirely denied 
such a charge, for tbe reluction came about in consequence of the 
efforts of the company and the India Office, and they felt azgrieved 
at being charged with setting about the work in a half-hearted 
fashion. They would have to carry about 60 per cent more words 
to make up for the reduction in the tariff, but, so far, the increase 
had only been 17 per cent. Oa January Ist the tariff between 
Great Britaio and certain Colonies of Australia was reduced from 
Зз. 6d. to 34, and as these telegrams had to pass through the Straits 
Settlements and the Dutch Indies, they considered it would not be 
fair that the rates between Europe and these places should be higher, 
and therefore, after mature consideration, they had modified the 
tariffs, which reduction had been much appreciated, and they hoped 
that an increased traffic would, in time, recoup them for the loss in 
revenue. The Eastern Extension Company entered into arrange- 
ments with tbe Colonies of South and West Australia, New Bouth 
Wales and Tasmania for the reduction of tariffs on the principle of 
a standard revenue, and that affected their company also. One of 
the clauses of the agreement prohibited the company from extending 
the same tariffs to Victoria, Queensland and New Zealand. "There 
was an undertaking with the contracting Colonies that the com- 
pany should have the right of negotiating direct with their own 
customers, which was very necessary, seeing that some of the 
Colonies had entered into the telegraphic business, but these 
reasonable requirements were refused by Victoria, Queensland and 
New Zealand, and 80 on; the Commonwealth taking over the whole 
of Australia, the associated companies were in the position of giving 
preferential rates to certain Colonies only. Negotiations on the 
matter were now taking place in London, but meanwaile under a 
tentative arrangement made with the Government of the Cummon- 
wealth of Australia, the tariffs between Great Britain and the 
Colonies of Victoria, Qneenland and New Zealand were re du :ed from 
June 1st last. It was a disheartening circumstance, however, that 
the actual number of words carried remained practically the same 
as before the reduction, which should be borne in mind by 
persons who talked glibly as to the immediate answer to a reduc- 
tion of tariffs. Anotber matter of interest was the report of the 
Inter-Departmental Committee on Cable Communication. The 
associated companies received the report with considerable satisfac- 
tion, as it showed to the public, or ought to show, that the accusa- 
tions made by a certain rection against the companies were 
unfounded. It was in all respects a report which recognised the 
services rendered by the company, and matters of complaint were 
disposed of in a way eminently satisfactory. The fact was that the 
companies had always courted inquiry, because they knew that the 
criticism which appeared from time to time was quite unfounded, 
and was due to ignorance of the actual state of affairs. The only 
case in which the Committee considcred the tariffs exceasive 
was between th» Gold Coast and Nigeria. That was a 
very small traflic carricd at considerable cust, but no doubt 
the companies concerned would make a reduction. With regard to 
wireless telegraphy, he had little to say. Certain improvements 
had been, and no doubt would continue to be, announced. They 
were interested in the subject, and closely followed all its develop- 
ments, and if they answered their purpose, as possibly they might 
for comparatively short distances, they would no doubt utilise them 
as they had other inventions in the past. At the present time they 
could not say that any system of wireless telegraphy had arrived at 
any state of commercial utility, and they were led to feel that 
cable companies had nothiug to fear from the competition of wire- 
less telegraphy. This belief appeared to be shared by the Home 
aud Foreign (Governments, and was shown by the fact that the 
British, French, Dutch, and German Governmen's were laying 
cables. 

Bir JogN DENISoN PENDER seconded the motion. 

In reply to Mr. NEwTON, the CHAIRMAN said the board were 
making experiments for themselves with regard to wireless 
telegraphy, and were making arrangements for an installation at 
Porthcurnow. They hoped it would ba possible to communicate 
from Porthournow to their ships, and send orders where to proceed 
for repairing. If these experiments were successful in Cornwall, 
they might be able to use wireless telegraphy for towns and islands 
where it was not worth laying cables. 

The report, which reads as follows, was then adopted :— 


— 
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The report states that the revenue amounted to £617,526, 
from which are deducted £149,650 for the ordinary expenses, 
and £39,795 for expenditure relating to repairs and renewals 
Of cables, &c. After providing 46,784 for depreciation of spare 
cable, £218 for sundry differences in exchange, and £11,025 
for income-tax, there remains a balance of £410,053, to which is 
added £24,533 brought from the preceding half-year, making 
£434,586. From this there has been paid interest on mortgage 
debenture stock, dividends on preference stock, and an interim 
dividend of 1} per cent. on the ordinarv stock, leaving a balance of 
£320,040, cut of which the directors have placed £10,000 to the 
reserve fund for maintenance of ships, and £175,000 to the general 
reserve fund. The directors now recommend a final dividend on 
the ordinary stock, for the year ended March Jlst, of 14 per cent. 
and a bonus of 2 per cent., tax free, making a total disiribution of 
7 per cent. for the year. The balance of £5,040 is carried forward. 
The revenue includes £27,193 5s., dividends for the half-year upon 
the company’s investments in other telegraph companies. This 
comrany, in conjunction with the Indo-European Telegraph Com- 
pany, have entered into an arrangement with the Indian Govern- 
ment for the reduction of the tariff between Europe and British 
India on the basis of a partial guarantee of revenue, and of a 
М standard revenue" somewbat similar to that already adopted in 
connection with South Africa and Australia. The tariff with India 
was reduced from 4s. to 28. Cd. per word on March 1st last. The 
tariffs between Europe and the Straits Settlements and Dutch 
Indies have also been reduced, aud under a tentative arrangement 
made with the Government of the Commonwealth of Australia, the 
tariffs between Great Britain and the Colonies of Victoria, Queens- 
land, and New Zealand were reduced from June 1st. The section 
of cable between Perth and Adelaide, referred to in the last report, 
was Successfully established by the Eastern Extension Company in 
March last, thus completing the direct telegraphic cable communi- 
cation between Great Britain and Australasia v/4 South Africa. 


—— — — —— ———— 


City and South London Railway Company. 


THE report of the directors for the half-year ending June 30th, 
1902, to be submitted to the meeting to be held at 71, Finsbury 
Pavement, E.C., on Tuesday next, states :— 

“The receipts from all sources for the past half-year have 
amounted to £80,362 17s., and the cost ‘of working has been 
£35,957 6s. 11d., leaving a profit of £44,405 10s. 1d. Inclusive of 
the balance brought forward from December 31st last, the net 
revenue account shows an aggregate total of £45,430 28. 9d. After 
making provision for the debenture stock interest, and the transfer 
to the renewal fund of £2,000, a balance remains available for 
dividend of £34,199 19s. 10d. Out of this sum your directors re- 
commend that the full dividend of 5 per cent. per annum be paid 
on the preference stocks, 1891, 1896 and 1901, and that a dividend 
at the rate of 3 per cent. per annum be paid upon the consolidated 
ordinary stock for the half-year, leaving a balance of £1,749 
198. 100. to be carried forward to the next account. The following 
table shows tbe number of passengers, exclusive of season ticket 


‚ holders, carried since the opening of the railway, and dividends 
paid in each half-year :— 


Number of | 


Dividend 
asse r А 
еол. of Receipts per cent, 
Half-ycar. season (including per annum 
ticket season tickets). on ordinary 
holders). stock, 
j £ в. d. 
Ended December 81st, 1£90 (11 days) 165,000 1568 8 9 Nil 
„ June 3010, 1991.. T vs 2,412 343 19,403 6 9 » 
„ December 315, 891 .. 9,739,055 | 19,708 16 6 j 
„ June 80th, 1892. 2,813,182 20,931 4 9 | 4 
„ December 315, 1692. .. 3,117,602 22.002 17 5 S 
„ June 80th, 1K93., Rs 3,146,656 22,158 6 9 ч 
„ December aist, 1193 . 8,008,351 22.067 14 10 К 
„ June gorb, 189%. 3,3-:1,154 93,264 10 6 1 
„ December 31st, 1894. és 8,275,649 23,540 12 4 11 
„ June 30th, 1895. ee as 3,113,199 AM E 8 là 
„ December 3151, 1895 .. к 8,172,438 | 23.780 8 7 1$ 
„ June 80th, 1896. . г .. 3, 192.672 24.021 13 0 1: 
„ December 31st, 1890 .. 8,305,450 25,456 6 9 l; 
„ June th, 1897.. ee 3,437,810 26,403 3 6 2 
„ December 81st, 1897 3,337,701 25,472 12 10 17 
„ JuneB80th,]B9H., — .. 8.178,77 256,56 16 4 21 
„ December 31st, 1898 .. 8,162,814 286,319 14 10 2 
„ June30th,1999.. . — 8,540,098 26.749 3 0 21 
„ December 81st, 1899. 3,422 28.197 14 10 1} 
„ June 30tb,1900.. — .. 4,169,717 | 83,608 2 8 11 
„ December Bist, 1900 .. 6,018812 44.716 8 11 ) 
„ June 30th, 1901. 5,847,786 61,013 17 8 1j 
„  Decemberalst,1901 .. — .. ^ 9,008,812 59.734 14 8 2 
„ June 30th, 1902.. oe 9,192,120 76,843 12 8 B 


Total since the opening of the line.. 88,980,570 £695,720 17 8 


а — — —— — 


Railway opened for traffic December 18th, 1890. 
Extension to Mocrgate opened February 25th, 1900. 
Extension to Claphain Common opened June 3rd, 1900. 
Extension to Islington opened November 17th, 1901. 


“The working of the railway since its completion to Islington 
bas resulted in a large increase of traffic, and this, coupled with a 
considerable decrease іп tke percentage of working expenees, has 
enabled the directors to recommend the payment of the largest 
dividend that has been earned sirce the opening of the line. The 
subways at the Bank and London Bridge have been extensively 
nsed, and fully justify the cost of their construction, The directors 


regret to say that the Pill for the extension to King's Cross, St. 
Pancras, and Euston was, for some reason for which they are quite 
unable to account, reiected by the House of Lords’ Committee, 
As this extension will be of great public utility, and is supported 
by all the public bodies and the large railways concerned, it is pro- 
posed to re-introduce the I'll in the next session of Parliament. 
The Bill promoted by the City and Brixton Railway for tte aban- 
donment of a portion of their undertaking, in accordance with the 
agreement with this company already sanctioned by the proprietors, 
has passed mcst of its Parliamentary stages, and should shortly be 
ready for the Royal assent. The arbitrators award in respect of 
St. Mary Woolnoth Church came before the Court, and your direc- 
tors not being satisfied with the terms of the decision, have decided 
to take the matter before tke Court of Appeal. The agreement 
with the Great Northern and City Railway Company for the joint 
ownersbip and working of the Old Street station bas been finally 
settled, and that company has paid its agreed share of the cost.” 


The Chili Telephone Company, Limited, 


Tne 13th ordinary general meeting of the shareholders of this com- 
pany was held on ‘Thursday, of last week, at Winchester House, 
Old Broad Street, E.C., Mr. George Keith presiding. 

The CHAIRMAN, in proposing the adoption of the report, said he 
was glad to be able to inform the shareholders that the business of 
the company had been working very favourably during the past 
year. ‘I'he progress made was very similar to that made in the 
previous 12 months. The gross revenue in Chili showed a large 
increase, with a relatively small increase in the expenditure. The 
result was a net increase of income in Chili of $57,605, or about 17 
per cent. more than it was in the preceding year. A large portion 
of that gain, however, had been required to adjust the business to 
the lower sterling value of the currency ruling during the year. The 
net income, when converted into sterling, came out at £24,340, showing 
an increase of £1,050. The London expenses had increased by £493, 
but, asa sct off to that, the amount received for interest and discount 
increased by £322. After paying the debenture interest and adding 
the amount brought forward from last year's account, they had a 
balance of £21,720 available. Out of that amount they had trans- 
ferred £7,986 to the reserve, and they proposed the payment of a 
dividend of 5 per cent. for the year—the same as last year—and 
carrying forward £2,733. Turning to the balance-sheet, the loss in 
the value of their assets, due to the fall in the exchange, amounted 
to £086, and was taken from the reserve account. Last year £800 
was added owing to the exchange having risen, and the item was 
one that changed from year to year. £7,986 was added to the 
reserve from the revenue of the year as compared with £5,200 a 
ycar ago, and £2,733 was carried to next year's account as compared 
with £2,680 brought into it. On the other side, the capital expen- 
diture thowed an increase of £948 and investments an increase of 
£9,549. Altogether he thought the balance-sheet showed a good 
improvement in the finances of the company. As regarded 
the property, a large amount of improvements and extensions 
had been carried out during the year, and 80me 163 miles of new 
wire had been put up and equipped. The new multiple switch- 
board which he told them last year they had on order, had now been 
erected and installed at Santiago. That had enabled them to 
improve the service to be given there, and would, no doubt, lead to 
an increase of business. He might also mention that they were 
arranging to put their wires underground in the cen£ral part of the 
city of Santiago. During the past year several serious accidente 
were caused in the streets by overhead wires coming into contact 
with electric tramway trolley wires. In order to obviate thai 
public danger, a Bill had been introduced regulating electric 
gervices, which would require telegraph and telephone wires to be 
put underground. The Bill had already been favourably 
reported upon by a Commission of the House of Deputies, 
and now awaited the approval of Congress. As soon a8 it 
had passed, the work of putting their wires underground 
would be commenced. The cost would be heavy, but as the 
work would extend over a considerable period, he thought they 
would be able to meet it without overtaxing their funds. The past 
year was not altogether favourable for successful business in Chili, 
owing to international difliculties. Those difficulties had now dis- 
appeared, and the exchange had since risen and now stood at 158d. 
Their business continued to progress favourably, and the prospects 
for the current year were good. 


Mr. Frank W. Jones seconded the motion, and the report was 
adopted. 


Crompton & Co.. Limited. 


Tun directors’ report to be presented at the annual general meeting 
at Salisbury House, London Wall, E.C., on Wednesday, July 30th, 
1902, at 12 o'clock гооп reads as follows:—'' The directors submit 
herewith the annual statement of accounts and balauce-sheet made 
up to March 315% last The net profit for the year amounts to 
£22,456 78. 6d, and after providing for debenture interest, the 
payment of the interim dividend, and other items set out in the 
net revenue account, there remains, with the sum brougbt forward 
from last year, a balance of 49,852 1s. 4d. The directors propose 
to pay afinal dividend at the rate of 6 per cent. per annum for d 
half-year, free of income-tax, making, with the interim dividen 

paid in January last, 6 per cent. for the year, and to carry i 18 
a balance of £2,202 1в. 4d. The reduction in the net profits N 
accounted for by the fact that during the second half of the financi 
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year the competition for orders for electrical plant was keen, and 
consequently prices ruled lower than usual The new arc lamp 
and instrument shops are completed and occupied, and it is con- 
fident]y expected that the result will be increased economy and 
efficiency in these departments. The old works have been let on 
lease to responsible tenants. The accounts of the Chelmsford 
Electric Lighting Company show a satisfactory increase of profits. 
Mr. Ivor Bevan, owing to the pressure of other business engage- 
ments, has retired from the board of directors, but has accepted 
the trusteeship of the debenture holders, rendered vacant by the 
death of Mr. Samuel Pope, and Mr. Lionel H. Hanbury has been 
elected a director in his stead. Mr. Hanbury' à election requires 
confirmation by the shareholders. In accordance with the articles 
of association, Mr. Carleton F. Tufnell retires from the board of 
directors by rotation, but offers himself for re-election. The 
auditors, Messrs. J. H. Duncan & Co, also offer themselves for 


re-election." 


National Telephone Company, Limited. 


Tux directors’ report for the half-year ending June 30th, 1902, to 
be presented to the shareholders at the meeting to be held at 
Hamilton House, Victoria Embankment, E.C., on Thursday, July 
Ast, at 12 o'clock noon, reads: 

“The income accruing in respect of the business of the half-year 
amounts to £821,743 88. 7d. as compared with £774,714 10s. 4d. for 
the corresponding регіса of 1901, being an ircrease of £47,028 
188. 8d. The working expenses for the half-year amount to 
£479,192 98. 9d., as compared with £453,913 4s. 3d. for the cor- 
responding period of 1901, being an increase of £25,209 5s. Gd. The 
net result for the half-year (after deducting the Post Oflice royalties 
amounting to £75,577 6s. 7d.) is a profit balance of £267,043 
12s. 3d , as compared with £247,645 199. 8d. for the corresponding 
period of 1901, being an increase of £19,397 12s. 7d. The rentals 
carried forward for unexpired terms of running contracts amount to 
£821,397 12s. 8d., as compared with £784,755 14s. 11d. at the cor- 
responding period of 1901, or an increase of £36,641 17s. 9d. Out 
of the available balance of £209,838 4s. 9d. shown by the net 
revenue account (No. 3) the board will recommend the payment for 
the half-year of a dividend at the rate of 6 per cent. per annuum 
on the first and second preference shares, 5 per cert. per annum on 
the third preference shares, 6 per cent. per annum cn the preferred 
sbares and preferred stock, and 4} per cent. per annum on the de- 
ferred stock, being equivalent to 5 per cent. per annum on the 
ordinary shares now divided into preferred stock and deferred 
stock, less income-tax in all cases. The bcard also propose to 
transfer £70,000 to the reserve furd, and to carry forward the 
balance of £8,588 4s. 9d. Capital Evrpenditure—The sum of 
£303,029 158. 3d. has been expended on capital account during the 
balf- year in the erection of 9,600 additionai exchange and private 
lines, and in the construction of underground works.  Directors.— 
At the general meeting four directors retire, and, being eligible, 
offer themselves for re-election, viz, Mr. Charles Swain Agnew, 
the Rt. Hon. Lord Harris, Mr. George Hunter Robertson, and Bir 


_Albert Kaye Rollit, M.P. Sir James Thomas Woodhouse, M.P., 


has been elected to fill the vacancy caused by the resignation of 
Mr. James Staats Forbes. Avditors.—The auditors, Messrs. Welton, 
Jones & Co., also retire and are eligible for re-election." 


Prospectuses. 


Tur National Electric Traction Company, Limited, is offering 
shares allotted to it in the City and Surrey Electric Railway 
Company, Limited, for eale. The capital of the company is 
£150,000 in £10 shares, and the company is formed with a view 
to carrying out Acts of Parliament for an electric railway. 
The company has secured the use of the terminus in King 
William Street, equipped with booking offices, lifts, &c., and about 
a mile of approach railway, including a tunnel under the Thames 
already constructed by the City and South London Railway Com- 
pany. Itisintended to apply for Parliamentary powers to extend 
the route by lines running through Dulwich and Tooting and Nor- 
wood, Btreatham, Croydon, Caterham, Westerham and Redhill and 
Reigate. In the Times Sir Benjamin Baker, whose name was 
quoted on the prospectus as engineer, disclaims any connection with 
the City and Surrey scheme. He is, however, engineer of the 
City and Brixton line. The solicitor also wishes it to be distinctly 
understood that the prospectus is issued by the National Company, 
and not on behalf of the directors of the City and Surrey Electric 
Railway Company. 

The directors of the Barcelona Tramways Company have issued 
a statement to the shareholders offericg them for subscription, at 
93 per cent., £51,900 44 per cent. redeemable debenture stock. 


Diesel Engine Company, Limited. 

AT the second ordinary gencral meeting held at Cannon Street 
Hotel last week, Mr. Oppenheimer, in moving the adoption of the 
the report, said that the directors had decided to put the four- 
streke proved engine on the English market. Orders had been 
hooked for numerous engines, all of which would be running within 
the next four or five months, An arrangement has been made with 
the laternational Power Company of America to manufacture 
tD21nes for the English market on certain terms. The board was 
licking forward to resping a baudsome percentage from this 
Source. When the company was started they were considcred to 
have sufficient funds at their disposal for experimental and 
aod developing purposes, the intention being to issue further 
shares when the engine was ready to bo placed on the market and 
its manufacture by their own company preceeded with. That time 
aÀ now arrived, | 


The Direct United States Cable Company. 


THE directors’ report for the six months ended June 30th, 1902, to 
be presented at the mecting at Winchester House on Tuesday, July 
29th, reads: The accounts for the half-year with the balf-year's 
accounts to December 31st, 1901, presented at the ordinary general 
meeting on January 25th last, show the financial result of the 
twenty-fifth year's working of the company. The half. year's 
revenue, after deducting out-pay ments, amounted to £46,610 6s. 11d., 
as compared with £50,649 19s. 10d. for the corresponding period of 
1901, showing a difference of £4,039 12s. 11d., against the balf-year 
under review. The working and other expenses for the same 
period, including income-tax, amounted to £21,515 17s. 1d., lenviug 
а balance of £25,094 9s. 10d., as the net protit, making with £3,350 
ls. 11d. brought forward from the previous balf- year, a total of 
£28,444 11s. 9d. For the corresponding period of 1901, the working 
expenses and other payments amounted to £21,124 178. 4d. Three 
quarterly interim dividends at 33. each per share, amounting to 
£27,319 10s, have been declared, and paid during the financial 
year, and a final dividend of 33. per sbare is now proposed, together 
with a bonus of 1s. per share, making with the three interim divi- 
dends, 3+ per cent. for the ycar, being a total distribution of 
£39,461 10s. After transferring £5,000 to the reserve fund account, 
the balance of £2,196 1s. 9d. on the revenue account is proposed to be 
carried forward. The reserve fund account, after being credited 
with interest on the invesiments and amount transferred from 
revenue account, now amounts to £460,353 13s. 114. taking the 
investments at cost price." 


Stock Exchange Notices. — The Committee has appointed 
a special settling day as urder:—Tbursday, August 7th, Bourne- 
mouth and Poole Electricity Supply Company, Limited Pro- 
visional certificates for 7,500 6 per cent. cumulative second pre- 
ference shares of £10 each (issued at £1 per share premium), £7 
prid (of which £6 is capital and £1 premium), Nos. 15,001 to 22,500. 
Charing Cress and Strand Electricity Supply Corporation, Limited 
— 40,000 * City Undertaking’ 44 per cent. cumulative preference 
shares of £5 cach, fully paid, Nos. 1 to 40,000. The Committee has 
also ordered the undermentioned securities to be quoted in the 
Offcial List :—Charing Cross and Strand Electricity Supply Cor- 
poration, Limited—40,000 “City Undertaking " 44 per cent. cumu- 
lative preference shares of £5 each, fully paid, Nos. 1 to 40,000. 
Application has been made to the Committee to appoint a special 
settling day in, and grant a quotation to, Willans & Robiuson, Limited 
—4 percent. first mortgage deventure stock, and a further issue of 
4 per cent, first mortgage debenture stock, in lieu of the 43 per 
cent. first mortgage debenture stock now quoted. 


Anglo-American Telegraph Company. Limited.— 
The board has resolved, after placing £6,000 to renewal fund, to 
declare an interim dividend for tlie quarter ending June 30th, 1902, 
of 15s. per cent. on the ordinary stock, and £1 10s. per cent. on the 
preferred stock. There wil] be a balance of about £2,727 to be 
carried forward. 

Calcutta Electric Supply Corporation, — Colonel 
Filzate presided at an extraordinary meeting last week, at which a 
res lution was passed for increasing the capital to £500,000, as 
mentioned in cur irsue of July lith 


South London Electric Supply Corporation.—At 
the directors’ meeting beld on the 17th inst, the accounts were 
submitted for the half-year ended June 20th last, and show a profit 
of £2,548, against a loss of £791 for the corresponding six months 
of last year. 

Dublin and Lucan Electric Railway Company.— 
The accounts of this company for the half-year ending June 30th, 
1902, show that after providing for debenture interest, there 
remains a balance of £857 8s. 3d. Out of this it is proposed to pay 
the usual Lalf-yearly instalment of £100 due to the electric con- 
tractors, to allocate £260 towards the payment of balance due on 
electrical equipment, aud to pay adividend at the rate of 5 per cent, 
per annum on the preference shares, amounting to 4475; carrying 
£62 88. 3d. to next half-year. The receipts shcw an increase of 
£125, and the expenditure a decrease of £24. 


Liverpool Overhead Railway Company.—The ac- 
counts of this company for tle pat half-ycar, subject to final audit, 
show an available balance cf 49,203, and the directors have 
resolved to recommend pay ment of a dividend at the rate of 5 per 
cent. per annum on the prefererce shares, and 1 per cent. per 
aunum on the ordinary shares, against 2 per cent. on the ordinary 
shares for the corresponding period last year. Balance carricd 
forward £3,793. 

Central London Railway Company.—The board has 
declared a dividend at the rate of 4 per cent. per annum for the 
half-year on the undivided ordinary, preferred ordinary, and deferred 
stocks, carrying forward 425, (00. ` 

Westminster Electric Supply Corporation. Interim 
dividend for the half-year ended ипе Both at the rate of 11 per 
cent. per annum, 


TRAFFIC RECEIPTS. 


Blackpool and Fleetwood Tramwasy.—Week ending Joly toth, £1,199; last 
year, £1,506. decrease, £17, Total to date, 42.300, last Juar, AG, 1103 ; 
decrease, 48138. 

Bristol Tramways and Carriage Company. — Werk ending July leth pad 
jast year, £0,000; eres ee £158, T 1 = 
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British Electric Traction Company.—The following returns are issued of the 
undertakings of this company for the week ending July 11th :— 


Comparison | N | Aggregate. 
Company Amount тиш once ot | 
i n w 
P Mat eae: weeks. Amount. Inc. or Dec. 
F LE 2 22 | £ + 4 — 4 
Devonport’ .. 501 188 — 27 11,811 328 — 
Dudley Stourbridge 769 — 18 27 19, 2,680 — 
Gateshead! .. .. 195 170 — 27 19,123 9,646 — 
Greenock - Pt. Glasgow 574 812 — 27 12,718 7,454 — 
Hartlepool .. “ 817 28 — 274 6, 429 714 — 
dderminster í 147 — 6 27 8,184 62 — 
erthyr} ae 214 — 50 27 6,588 — 715 
Middleton" .. А 810 — — | 1 4,853 — — 
Oldbam— Ashton 671 18 — 27 18,979 450 — 
Poole: ee ee і 992 — 25 27 6,835 -— 90 
Potteries e | 1,4&6 87 — 27 89.526 1.534 — 
Southport ee oe 289 98 a 27 6,120 2,052 — 
South Btaffordahire** 793 — 93 21 21,108 700 — 
Swansea ee @e 613 12 — Я 27 12,498 1,415 — 
Tauntonf  .. 65 ES — 8 1,645 = — 
emouth$ .. e, 889 20 — 27 6,781 559 -— 
olverhampton Dist. 161 100 — 27 4,007 9,579 ~ 
Weston-super-Mare*! 207 — Ex 1,676 — — 
i 


* Comparison from June 26th only. 


! Comparison from April 6th only. § Comparison from Maroh 18th only. 
4 Not in operation last year. Partly steam. 


Central London Railway.—Week ending July 19th, £8,930; last year, £6,218 ° 
increase, £112. Total to date, £20,878 ; last year, £18,442; increase, £1,981. 
Miles open, 6. 


City and South London Railway.—Week ending July 20th, £2,569; last year, 
£1,800; increase, £769. Total to date (8 weeks), £4,176; last year, £5,644; 
increase, £2,532. Miles open, 6}; last year, 17. 


Dover Corporation Tramways.—Week ending July 19th, £2€6 11s. 4d.; last 
year, £279 195. 14d. ; decrease, £13 вв. Id. Total to date, £5,850 1s. 4d.; 
last year, £5,664 168. 24d.; increase, £167 5s. 14d. Miles open, 8. Car 
miles run, 6,115; last year, 5,123, Number of cars, 11. 


Dublin United Tramways Company.—Week ‘ending July 18th:—D.U.T. 
Co., £4,138 18s. 11d. ; D. S. D. Co, £1,191 17s. "d. ; total, £5,825 16s. 6d. Last 
ear D. U. T. Co., £4,207 17s. 4d.; D.S.D. Co., £1,886 9s. 2d.; total, £5,544 
85. 6d.; decrease, £218 10s. 0d. Aggregate to date, £19,389 9s. 9d.; 
last year, £13,679 1s. 11d.; decrease, £833 12s. 2d. Mileage worked, 46. 


East Ham Tramways.— Week ending July 19th, £596 бв. 03d. ; last year, £444 
18. 103d.; increase, £82 4s. 2d. Total to date (four weeks), £2,209 8s. 4d. ; 
last year (four weeks), £1,855 10s. 2d. ; increase, £858 18s. 2d. Miles of track 
open, 54. Car miles run, 11,549; last year, 7,095. Number of cars, 22; last 
year, 14 


Liverpool Overhead Pailway, — Week ending July 20th, £1,683; last year, 
£1,765; decrease, £168. Total to date, from July Ist, £4,812; last year, 
45,298: decrease, £486. Miles open, 6 miles 57 chains. (Decrease attributed 
to ss. Celtic being on view at the Canada Dock this time last year.) 


Newcastle-upon-Tyne Corporation Tramways.— Week ending July 19th, 
mileage, 62,822; receipts, £2,782 14s. IId. 


Sunderland Corporation Tramways. — Week ending July 20th, £1,856; last 
year, £1,351; increase, £5. Total to date (16 weeks), £18,756 ; inat year, 
£17,048 ; increase, £1,718. 


t Comparison from May 8th only. 


STOCKS AND SHARES. 


Wednesday Evening, 

For some months past the Stock Exchange has not experienced 
such a spasm of weakness as bas been felt during the past week. 
Markets all round have been in a depressed condition owing, to 
some extent, to the many rumours which bave been circulated 
concerning the King’s health, whilst a large Transvaal loan has been 
freely talked of. The one bright spot has been the Yankee depart- 
ment, in which a general rise has taken place. Home Railways 
have been no‘exception to the rule, the half-yearly dividends so far 
announced failing to impart strength tothe market. South-Eastern 
Stock has fallen, on the damage to the Chislehurst tunnel, which 
seems to be more serious than was at first anticipated. Central 
London Stock is down 1 per cent. at 1105—108,fas is also City and 
South London stock at 72—74. 

Our liet of Electricity Supply Companies can only boast three 
alterations this week, two of whicb are on the upward grade. "Very 
little business has been passing in this department,and what bas 
been done is of an unimportant nature. 

Blackheath and Greenwich Debenture has experienced a sharp 
rise to 103—106, on which basis a small quantity of stock changed 
hands. Cbaring Cross Ordinary and Preference exhibit no altera- 
tion, and the Debenture is unchanged at 105—107. A settlement 
has been fixed for August 7th for the City Undertaking 44 per cent. 
Preference shares, which are also to be quoted officially from that 
date. In Chelseas, Citys and Countys, no variations have to be 
recorded, and the amount of business done in each concern bas 
been wry &mall A good deal of business has been passing in 
Edmundson's Ordinary, and the Preference at 6— 64 are well sup- 
ported. London Ordinary and Preference have been dealt in, but 
only to a small extent. Tke Debenture has been picked up by 
investors at 94—97. Metropolitans are a dull department, and 
have yielded 4 at 154—16}. St. James are stationary at 144—154. 
It is interesting to note that the revenue from the amount of 
electricity sold by this company during the quarter endedi Mid- 
summer, 1903, shows an increase of about £5,000 over the oor 
responding period of last year. South Londons are unchanged, 
although the report for the half-ycar ended June shows a profit of 


over £2,500 as against a loss of nearly £800 for tte same period 
of 1901. The settlement in Bournemouth and Poole second Pre- 
ferences has been fixed for August 7th. Not much dealing has 
taken place in these shares, а few bargains being bocked for the e/s, 
The price is par—} pm. over the issue price. Hove Electric have 
come in for some !attention, but there has never been much of a 
market in them. 


Industrials have suffered in sympathy with other markets, and 
several alterations have to te noted. British Electric Traction 
Ordinary and Preference have been freely dealt in, acd both close 
higher on the week. We understand this company bas offered a 
high price to the Aston District Council for its tramway service in 
that district. British Insulated Wire Ordinary have not moved, and 
the Preference are the same as last week. Brush first Debentur 
has risen 1 per cent. to 102—105, while a fall of the same exten 
leaves the second Debenture at 94—99. It will be remembered tha 
a little while ago the British Electric Traction Company formulated 
& scbeme for buying up the Brush Company by giving one B.ET, 
Ordinary share for 10 Brush Ordinary shares, and one B.E.T. Pre- 
ference share for six Brush Preference shares. We understand that 
the papers relating to this exchange are expected shortly. 

Electric Construction Ordinary mark an advance of { at.14—2, 
but the Preference and Debenture do not move. Henleys Pre- 
ference shares are quoted { lower at 5}— f. Telegraph Constructions 
are 35—38, and the Debenture at 102—105 keeps steady. The 
Dublin Tramways half-yearly report shows only small increases 
over last year. The interim dividend of 5 per cent., however, is an 
improvement of 1 per cent. over the corresponding period of 1901. 

The North Metropolitan Tramways results fcr the half-year to 
June show afloge of over £2,C00, as against a profit of £9,200 for the 
corresponding period of 1901. The same excuse is now given as was 
made last year, namely, high cost cf forage, and increased rates and 
taxes. The number of passengers carried is only half a million 
less than before, and from the shareholder's point of view, the 
whole matter ccrtainly needs elucidation. By the way, out of the 
111,000 shares in existence, 78,000 have been converted by the 
British Electric Traction scheme, and tke remaining 33,000 atill 
retain their interest in the old concern. 


The reconstruction scheme of the River Plate Electric Light and 
Traction Company has been published. The new company is to be 
formed by the City Safe Deposit and Agency Company, Limited, 
and stockholders in the old concern are to receive in exchange for 
every £100 stock 66 per cent. of 5 per cent. Debenture stock (not 
counting fractions of £1), 33 per cent. of 6 per cent. £1 Preference 
shares (not counting fractions of £1), and 15 per cent. of £1 ordi- 


nary sbares, the last named being the arrears of interest on the old 
Debenture stock. | 


Not much has been doing in the telegraph section, and, on the 
whole, prices keep much about the same. Anglo-American 
Deferred stock bas again fallen à, and at 64—7 is rather a shaky 
market. Commercial Cable is unchanged, and the same may be 
said of Direct Spanish issues. The Eastern Telegraph dividend of 
7 per cent. is the eame as for the past five years, and the Ordinary 
stock remains at 120—130. The Preference stock has fallen a 
point to 87—90, the Debentures rising a like amount to 108—112. 
The Eastern Extension Debenture has moved upwards to 109—114. 
No change has occurred in Globe Telegraph Ordinary, and the 
Preference at 13 keep steady. The only changes in National Tele- 
phone issues are a rise of 1 per cent. in the Deferred stock and a 
fall of a point in the 6 per cent. second Preferences to 11—13. We 
are told that the service in London Wall will be in working order 
in a дау or two. United River Plate 5 per cent. Debentures have 
fallen two points to 101—104. West India and Panama 5 per cent. 
Debentures have recovered a portion of their fall of the previous 


week, but the Ordinary and first and second Preference are quoted 
lower. 


The City and Surrey Electric Railway prospectus is the finest 
collection of clap-trap we hate teen for many а day. For some 
time the prospectus has been widely circulated, but still bears the 
sigo, ' Private, not for circulation." The document informs us that 
the shares are offered on account of the National Electric Traction 
Company. The prospectus very carefully states that a thousand 
millions sterling is invested in British railways, and also quotes the 
prices of various successful traction companies. Quite irrelevant in- 
formation except to catch the unwary, as everyone must know that 
the construction of such a line would ccst a huge sum, and when the 
amount asked for is only £150,000, the humour of the situation 
becomes apparent. No doubt the proverbial widow and country 
parson have been much impressed by the flowery language of the 


` prospectus, but, we hope, without disturbing their banking accounts; 


of course the man of business “winks the other eye,” having at 
last discovered (as one of our contemporaries tersely puta it) what 
waste-paper baskets were really made for. 
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SHARE LIST OF ELEOTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 

Eu. | Bannan 2006 
een i Present : N ; or Dividends for tio "ek endes 
"s | lesus, AME Pre the last three years. ае lr 257d. л? 
E ССОО T A9. | 199. | 1901. |] || ff.. Lowest 
2 82,300 | African Direct Telegraph, 4 % Debs . 1000.4 |... 98 —102 | 98 —102 „ 
tes 25,000 | Amason Telegraph Co.'s shares, Nos. 1 to 25 ,000 . 6. | LO] .. soe - 34— 4i 34— 44 Vas fes 

119, "7001 Amason Telegraph 5 95 Debs., Nos. 1 to 1, 250 Red vee | 1300 | ... ie *. | 70 — 80 70 — 80 e ose 

i 804,720 Anglo-American Telegraph .. 8 Stock 73/6 | 3} 616. 46 — 49 46 — 49 463 

ug 8,097,640 Do. do 6% Pref а МЯ ... Stock 6 Ф | 6 6 90 — 92 90 — 92 92 904 
Ux. 8,097,640 Do. do. Deferred ... Stock 1 7s. | 58. 2s. | 6@— 7} | 64— 7 О An 
Es 44,000 | Chili Telephone, Nos. 1 to 44,000 .. s 80 - 5|4 5% 5%) 34— 42 | 3j— 43 41414 
RS 18,339,900$| Commercial Cable — ... $100 | 8 iss .. 1165 —170 165 —170 - s 
a 1,741,029: Ро. do. Bterling 500 your 4 y 4 Deb Btock Red. Stock i S | 95 — 97 95 — 97 96 5 
is 16,000 | Cuba Telegraph m: sas ..| 10/7 .. m 44— ч 44— 54 ss А 
лк: 6,000 Ро. 10 % Pret . ш ш ш | 100 „ | |[125— 13 | 124— 135 
[eges 13,981 | Direct t Spanish Telegraph  .. e j| 5149149 |... | 25— 34 | 2- 33 
B. 6,000 do. 10 % Oum. Pret... ue de E. „ ыы. 7$— 81 | 74— 84 


60,7102 Direct © United Btates Oable ... 


ae? Direct West India Cable, 44 x Reg. "Deb, within = 
n 96,300 Nos. 1 to 1,200, Red. | 100 н 99 —102 | 99 —102 T p 
* — 4,000,000 Eastern Telograph, Ord. Stock i T .. Stock " М 7% 7 Y 120 —130 120 —120 124 | 122 
1275 1,930,807 Do. 34 9% Pref. Stock es 0e „% | 100 | «| o | e | 88 — OL 7 — 90 88 |... 
ue 1,432,268] Do. 4 9, Mort. Deb. Stock Red. ...  ..|Btock| .. | .. | . 107 —111 |108 —112 | 1104 | 1094 
800,000 | Eastern Extension, Australasia, and China Telegraph ... | 10 7 7 7 95 | 12 — 13 12 — 13 121 | 12 
| EE Do. 4% Deb Btock P Stock| ... ove * {108 —113 1109 —114 111 1103 
LES Eastern and South African Tele ra h, 4 Mort. Deb. | 
102,000 { Ins ES 9 1 d 100 5495 | . . 100 —103 |100 —103 
= 200,6902 Do. 4% Reg. Mt. Deba. (Mauritius Bub.) 1—8, 600 | 25 i . . |100 —103 |100 —103 "E 6 
vs 180,227 | Globe Telegraph and Trast Е | „. | 10 54% 5195 | ... 84$— 94 | 84— 94 97. 9 
Das 180,042 Do. do. 6 Y Free.. 10 se aes s. | 124— 134 | 124— 134 | 134 | 124 
3 150,000 | Great Мор Telegraph, of Copenhagen 2 15 P. | 25 — 27 25 — 27 7 veh 
E А Bali and Bermuda Cable, 44 9, 1st Mort. ` Debs., к | | 
Ys 70,900 J ОЕТ з) 100 .. | .. |... |99 -1c2 99 - 102 
i 17,000 | Indo-European Telegraph... Ms 10 Ф 10 Ф [10 $ | 37 — 41 37 — 41 
eee 100,0 07% London Platino-Brasilian Telegraph, 6% Debs. ... ves 100 к TA .. 100 —104 |100 — 104 
ind 72,80 | Montevideo Telephone, Limited, Ord., Nos. 1 to 72,580 . 1} 24%] .. A 1— 14 i 4 
ut 88.402 Do. do. do 5% Prof., Nos. 1 to 86, 492 115 Ф - А ?— 1 i— 1 x ч 
IER 983,333 | National Telephone. Pref. Stock A nis . | 100 | 5 59% 5% | 95 — 99 95 — 99 97 95 
124. 200,000 Do Pref. shares... ee es ез аг, 3i 3i 48— 44 48— 43 TE Ve 
СА 1,966,667 Do Def. Stock ET vus Kus ... | 100 € 60 |64 xd| 55 — 59 £6 — 60 59 55 
oe 15,000 Do e 6 Cum. lst Fret. .. : ..| 10186 & 6 6 Y | 12 — 14 12 — 14 T " 
а 15,000 | Do. 6 i, Cam. 2nd Pref. .. 10|6 6 |6% 12 — 14 |11— 12 : 
uu 250 ,00 | Do. 5 % Non-cum. 3rd Pret., 1 to 250, 000 5 5 P 5 5 5 4i— 53 4g— 5h 5232 
к $,000,000/; Do. 8; 95 Deb. Stock Red. e .. |Btock| 349% | 3475 | 3396 | 94 — 97 94 — 97 5 "T 
500, 0901! Do. 4 ч Deb. Btock Red.. s 100 a 45 [4 Y 102 —106 102 — 106 is Я 
125 171,504 | Oriental Telephone and Elec., Nos 1 to 171, 504, fully paid 1|5%|6%|6% 13— 14 1$— 145 С 
Ше 100, 0003) Pacific and European Tol., 4 + Grar. Debs, 1 to 1,000 ... | 100 | ... iss .. | 99 —102 99 —102 € "is 
ga 11,839 | Reuter’s.. " S 8/5%/5% is 64— 74 64— 74 з vx 
ах 3,93 | Submarine Cables Trust А Ез " 3s: . | Qert| ... E *. |110 —120 |110 —120 " " 
beg: $8,000 | United River Plate Telepnone 5 7 % - -— 43— tixd| 4$— 5} к T 
"e 40.008 Do. dc. 5% Curs. prot. 1 “Noo. 1—40, 000 5 an vis 44— b 44— 5 42] .. 
nee 179,9471; Do. do. "5 4 Debs. . „ Stock. [103 —106 1101 —104 | 1024 | ... 
аи 165,600 | West African Telegraph, 5 % Debs.. 100 ase is .. 100 —1€3 |100 —103 iis bes 
15 7 80,008 | West Coast of America, Nos. 1—30,000 and 59,001 58,008 23 ... | ... ex 1— # i—- à "m Met 
pcs 150,000; Do. do. 4% Dets., 1—1,500 gua. b7 Bras, Sub. Tel. | 100 m . | 97 —1CO 97 —1CO m: "T 
307,530 Western Telegraph, Ltd., Nos. 1— 207, 930 . 107 P 7 % e 114— 124 | 114— 123 114 | 11 
m 75,0002 Do do 5 9, Debs end series, 1908 .. | 100 dus "T" .. |101 —104 101 —104 e e 
N 88,7771; Do. do 4% Deb. Stock Red. б ac] 100) ds *. | 98 —101 98 — 101 100 98 
Ae 88,321 | West India and Psoama Telegrapb .. e 10 PANE. wee 2— Ё 1— 3 08% uk 
T 84,563 Do. do do. 6 % Cum. 1st Pret. 30] .. |... „. | 9-— 51 48— 535% 1... 
TI . 4,669 Do do do € 9 Onm. 2nd Pref. . 10 m ә n 33— 44 3— 4 sis T 
UL 8,000) bl. 4. do. b 3, Debe, Nos, 1 to 1,800 | 100 |. ... EARI | 99 —102 EN 
(шт 
2 2 ELECTRICITY SUPPLY COMPANIES. 
р. ie e- dee, le f n be 4 исне аа | | E 
— 100,000 ! Do. 44% 1st Deb. Stock, Prov. Certs. | 100 „ {100 —104 108 —106 . 
"D 19,661 | Brompton & Kensington Elec. Lt. bwp., Ord., 101 to 19,761 56 6% 8 2 9 — 9j 9 — 9i 
ЕРА 20,000 Do. do. 7 Y Cum. Pret... 5 .. is: s 9 — 94 9 — 94 27 
= 50,000 | Charing Cross and Strand Electricity Bupply — .. 5/9295 10%) 9—10 | 9 — 10 98 1o. 
t 60,000! Ро do do. do. 4 Cum. Pref. ^ Luss i M 51— 52 | 51— 5 510 
] 250,000 Do. do. do. 495 Deb. Stock Red. 100 on m .. 105 —107 105 —107 1053 
i X 84,000 »Chelses Electricity Supply, Ora T is wes 5 6 „ 52 4 % | 54— 57 51 — 57 54 
2 150 ‘coor Do. do. do. X, Deb. Stock Red. ... |Btock| .. | .. | .. (109 —112 19 —119 in 
c ous City of London Kicctric Lighting, Ord. 40,001—110,579.. 1014 $ 0 5% 94 — 94 84— 93 
2 40,000 Do. 639, Cum. Pref., 1 to 40,000 .. 10 6 S 6 —. 113 — 124 113 — 124 
b «00,0601 Do. 5 X Deb. Btock, Berip. (ins. at £115) ‘all paid "T em es ae 122 —127 122 —127 | 
= 200,000 Do. 43% 2nd Deb. Stock, Prov. Certs., all paid 100 ud T .. 101 —164 101 —104 | 
40,000 | Oounty of Lond. & Brush Prov. Elec. Ltg., Ord. 1—40,000 10 | 4 Ф 45 |4 Ф 8 — 9 8 — 9 i 
xi 20 (000 1 Do. do. do. 6 9, Pref, 40,001—60,000 | 10 6 6% | .. | 114— 121  114— 123 Е 1 
Ж 400,0001! Do. 44 % Deb. Btock, Prov. Certs ‘all paid) Rd. T" d . 108 —111 109 —112 982 | 
uh 35,500 ! Edmundso:'s Elec. Corp., Ord. hares s ә. 5162175 [7% | 6 — біха 6 — 63 
1 — 30,000 Do. do. 6 Y Cum. Pret. Los те x 25 TE 6 — €4 | 6 — 64 61 | 
i 130,000! Do. do. 44 9 lat Mort. Deb. Вёосв ... 100 s |o. |105 —108 xd 105 —108 107 
s 21,000 | Kensington and Knightabridge Electric, Ога. 2, 5 | 11% | 12% | 10% 10 — 11 10 — 11 PE 
И 110000 Do. do. do. 4% Deb. Stock Stock PA . 101 —104 101 —104 | 
i 000 London Electric Supply Corporation, Limited, Ord. bas St) vss У ies 11— 1 14— 1 : 
fes 49,840 Do. do. BEN "do do 6Ф Pret. 5 .. iis "e 4 — 4 ^um a Ie "M 
- 350,001 ро. do. d 4% lat Mt. Db. Stock Rd. Stock 485 . | 94 — 99 94 — 99 953 | 95 
e ed Metropolitan Electric Supply, 101 to 62,500 10 5 6 7 64% 16 — 17 154— 164 l6, .. 
E 330,000 Do 4495 First Mortgage Debentmre Stock.. 109 —113 109 —113 8 " 
к $60,000] Do. 9495 Mort. Deb. Btock Red. Stock 98 —101 98 —101 : 
- 8,652 Notting Hill Electric Lighting p: — 10 7 M 123— 144 | 134— 144 E 
40,000 | Bt. James's and Pall Mal) Kiectric Light, Ora : 175 Ж 144 144— 154 | 144— 154 153 Ў 
ДТ! 20,000 | De do. 7 % Pret., 20,081 to 40, 080 84— 94 84— 94 
2 p do. 34% Deb. Stock Bed. 100 97 —100 97 —1С0 m 
4^ 12,000 oUm Market ve vapply, Ora. m B^ us ы - 1g— 23 128— 23 M 
(5 "ven " Do. Ф Debs. .. | 100 wax Vus vas 80 — 90 80 — e. 
uth London Electricity ва 5 LE s 5 24- 3 23 — ee. 
ba Westminster Blectric Reply: Ord. и, 513% 166%, 1034, "0b - 174 | 108 5 | ni" е 
Subject to Founders Shares t Quotations on Liverpool Stock Exchange. 
Unless otherwise stated all shares are fully paid. | Dividends paid in deferred share warrants, profits Leing used as capital, 


Dividends marked $ are for a year, consisting of the latter part of one year and the first part of the next. 
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ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL СОМРАМЕЗ. . 
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20,000 | British Aluminium 7 % Cum. Pref. . „| 10 
800, 0007 Do. do. 5% Ist Mort. Deb. Stock Red. ... Stock 
62,07 4 | British Electric Traction "e s 10 
90,000 Do. do. 6 % Cum. Pref. „ 
600, 0001 Do. do. 5 % Perpetual Debenture Btock Stock 
70, 000 | British Insulated Wire Ord. . es А 5 
70, 000 Do. do. 6% Cum. Pref. ie es s 6 
50,000 | Browett, Lindley & Co. (1899), Ord. ish S І &1 
50, 000 4 6 Y Cum. Pref. ... We | £1 
105,731 Brush Elecl. Enging., 'Ord., 1 to 105,731 ... s or 2 
150,000 Do. do. Non-cum. 6 Ф Pret. ... M sey 2 
125,000; Do. do. 44 Ф Perp. Deb. Stock А Stock 
125,000 Ро. do. 44 95 Perp. 2nd Deb. Stock Stock 
30,000 | Callender's Oable Construction shares, Nos. 1—30,000  ... b 
40,000 Do. do. 5 % Cum. Pref. T 5 
90,0002 Do. do. 45 95 1st Mort. Deb. Stock Red ... Stock 
1,969,800 | Central London Railway, Ord. Stock svi T ... [Stock 
440, 100 Do. do. 4% Pref. Stock . as e. [Stock 
440,100 Do. do. Def. , do pu we. Stock 
855,000 | City and South London Railway. is ies Stock 
54,000 Orompton & Oo., zu 1to54,000 .. 3 
100.0001 { Do. 5 Y 18 Mort. Reg. Debs., 1 to 900 of 
| £100, and 901 to 11, 000 of £50 red = 
99,261 | Edison & Swan Utd. El. Lgt., “ А" shares, £3 pd. 1 to 99,261 5 
17,139 Do. do, ` do. “A” Shares, 01—017,139 ... b 
$44,023! Do. do. do. 4% Deb. Btock Red .. | 100 
100,0007 Do. do. 5% 2nd Deb. Stock Prov. Certs. all pd. 100 
112,100 | Flectrie Construction, 1 to 112,100 ... aes 2 
$1,390 Do. do. 71% Cum. Pref., 1 to 31, 390... js 2 
189,500; Ро. до. 4 % Регр. 1st Mort. Deb. Btock ... Stock 
18,000 | General Elec. Co. (1900) 5 % Cum. Pref. ... . | 10 
150,000 Do. do. 4 9€, Mort. Deb. з .. |Btock 
85,000 | Henley's (W. T) Telegraph Works, Ord. ... ёв T 6 
85,000 Do. do. 4$ Ф Pref. ... sas 5 
50,0007] Do. de do. 44 Mort. Deb. Stock... Stock 
50,000 | India-Rabber, Gutta-Percha and Telegraph Works .. | 10 
800,0007 Do. do. do. 4 % 1st Mort. Deb... 6. | 100 
87,500 Liverpool Overhead Railway, Ord. .. ; - ei 10 
10,000 |+ Do do. Pref., £10 paid e *. | 10 
7,500 Parker (Thomas), Limited, Ord., Nos. 1 to 7,500 ... S. | 10 
§Rosling & Fynn 6 % Cum. Pref. ... “ ase e. | £l 
87,850 | Telegraph ri d nd and Maintenance ... ve | 12 
150,0007 Do. 4 % Deb. Вав. Nos. 1 to 1,500 Red. 1909 e. | 100 
25,000 | Telegrapb Manufacturing, Ord. Nos. 1 to 25,000 ... - 5 
20,000 | Do. do. 5 % Cm. Prf. Nos. 1 to 20,000... 5 
540, 000 Waterloo and City Railway, Ord. Btock  ... - .. | 100 


* Quotations оц Liverpoo! bock bac 
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: Closing Olosing Business done 
Dividends for ; 
the last three years, | БЕЛҮ | PRT. M OA TOR 
1899. 1900, 1901. Highest Lowest. 
ә» ie ies 4— 5 4— D du 105 
= 83 — £8 iuc 86 ТАЯ i 
8 9 9 ts — 13 124— 134 1243| 194 
8 % * * — 123 124 — 122 128 | 198 
e" ios —127 124 —127 126 | 1252 
20 Ф 15 9 10 %| 74— 83 74— 85 wee ʻi 
Р E 51— 6xd| 54— 6 А У: 
185 8 LA 13s. to 15s. | 138. to 15s. ‘ Ge 
€ 6% 16/6 to 17/0 | 16/6 to 17/0 T NM 
54%| 5 N Nil 11— 18 11— 18 Lyx] o. 
6% 695395 | 1j— 2 | 1à— 2 Nu. 
inn T we. 101 —104 102 —105 P с 
ae 95 —100 94 — 99 hs ve 
15 [4 15 Ф 20 es 154— 163 154— 164 E 155 
eas ees 54— 54— 6 52 eos 
© 805 .. 1109 um 109 —113 109 885 
ES sis 4 95106 —109 105 —108 1074 | 1063 
E " 4 107 —110 107 —110 1074 Se 
, "- 4 103 —106 103 —106 104 TS 
11% НФ 2% 73 — 75 72 — 74 744 | 72 
71 8 GB . 22— 32 22 — 3} 3 e 
T Е . 1101 —106 95,101 —106 955 ... is 
6 24%] ... ài— è ài— 8 in iu 
6 24%... 14— 24 14— 24 2: s 
wae ожа 888 76 — 81 76 — 78 8 i 
s sate Ee 82 — 86 76 — 81 | si 
69 6% 69% 1i— lixd| 14— 2х4 1 » 
aoe TT гав 24— 3 ха 24— 3 ха .. is 
TT ja TT 97 —100 ха 97 —100 xd is 
T 98—104 93 — 10} га -— 
ES 980 ae 98 —101 98 — 101 s s 
15 95| 20 %| 20 %| 16 — 17 16 — 17 > T" 
44%| 44% ... 54— 6 51— 5 aa x 
ЧИЕ iss we 1111 —115 111 —115 "m vs 
16 95,10 $ .. 21 — 22 20} — 214 214 | 20% 
EN Ses .. 1100 —103 100 — 103 ^ “© 
3875| 34% 114% 4dij— 473 | 4i$— 4 n 
5 ve 9 104 — 11 104— 11 ise ss 
T "m vis 144— 15{ха| 144—153 xd! .. M 
idi B 5 un m 19/0 to 20/0 БР 
15 173 20 Ф| 35 — 38 35 — 38 xd 37 és 
See кан we 1702 -—105 102 —105 iss 
12% 120% ... 93— 103 93— 104 эз e 
53— 6 5à— 6 Р 
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| Unless otherwise stated all shares are fully paid 


8x 3 %| 92 — 95 
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From Bradford Share List. 


LATEST PROCURABLE QUOTATIONS OF SECUKITIES NOT OFFICIALLY QUOTED. 


Consolidated Telephone Construction and Maintenance, Mk · 


Natioval Electric Free Wiring, —1. 
* From Birmingham Sbare List. 


CHEMICALS. &o. 


& Acid, Hydrochloric .. per owt. 
а „ Nitric ee oe per cwt 
a „ Oxalic ee ee ee per owt 
а „  Sulphoric.. ee e. per cwi, 
е Ammoniac, Bal „ perowt, 
x Ammonis, Muriate (стун). per ton 
per ton 


я Bleachin powder ee es рет ton 
a Bisulphide of Carbon .. ee рег ton 
a Borax - T „ per ton 
a Bensole (90 2 x oe «s per gal. 
а n (0/8695). . x . per gal. 
a Copper Rulpbate i» e. per ton 
e Lead, Nitrate as „per ton 
м „ White Sugar . рег ton 
„a Peroxide .. . per n 
» Methylated Spirit г . рег ga 
а Naphtha, Solvent (90 at 160° C). per gal. 
a Potash, Bichromate, in casks.. per Jb. 
а „ Caustic (15/60%) per don 
а n» Birulphate . рег ton 
eBhellac  .. . per owt, 
a Sulphate o! Magnesia . . рег ton 
a Bulpbur, Snblimed Flowers .. per ton 
а " сои m e. рег ton 
2 n mp a^ .. per ton 
а Всдв, 5 (whise 10 96) .. per ton 
а „ Cryetals per ton 
a Biobromate. canko — .. per Ib. 
METALS. &e 
b Alummiom Ingots, in ton low per ton 
b " Wire, in ton lote per ton 
b Bheet, in ton tote per ton 
Р Babbitt's metal ingots. por ton 
e Brase (rolled meta) F to 19^ bari» per lb. 
e Торе (brased) . per b. 
e n " (solid бтвто! rer Е, 
S НН. С PIE 
r Tubes (brased) ея ' 
м Conve [km drawn)... der ib. 
; Copper Bare (beet selected) .. per top 


a Messrs. G. Boor & Co. f India-Rubber, G.-P. and Teleg. Works k Messrs. Morris Ashby, Limited, 
b The British Aluminium Co., Ltd. Quotations | 2 Messrs. James & Shakspeare. [Co., Ltd. Quotations m Messrs, W. T. Glover & Co., Ltd. 
Quotations | „ Messrs .Thos, Bolton & Bons. lied by ^ Messrs. Edward Till & Co. supplied by ^" Mesers. P. Ormiston & Bons, Lid. 
üpplieu vy] d Messrs F. Wiggins & Bons. supp J | { Messrs Bolling & Lowe. PP Y | o Mossrs. Johnson, Matthey & Ооу Lu. 
« Messrs Frederick Bmith & Co. \ ј Messrs Walter Н. Hindley & Co., Ltd. p Toe Phosphor Bronze Company, 


4 From Manchester Share List. 


MARKET QUOTATIONS, Wednesday, July 23га. 


| This week. Last week. Ine. or Deo. 


6/- 6/- е 0 
22 / 22 / ee 
32 / 82 / eo 
6/6 5/8 - 
42/- 42)- 
£98 10 £88 10 ee 
£80 80 ee 
£1 £1 oe 
£16 215 ee 
£18 £18 ee 
т. Ti- [EJ 
6/6 6/6 s 
£19 £19 T" 
£24 £24 oe 
£81 £8) oe 
£27 10 £27 10 oe 
2/8 2/8 oe 
6/6 6/6 oe 
Bd. Bd, T 
£24 £24 oe 
£85 £86 - 
1C6/- 102 4s. ino. 
£4 10 £4 10 ee 
£6 5 £6 6 ee 
£5 10 £6 10 T 
£6 45 * 
210 18 210 18 ө» 
£8 £8 ee 
94d. 944. is 
£148 £148 . 
£324 £294 ee 
£19 #19) ee 
£40 to 4140 £40 to £140 А 
d. d. 
Hid sAd, 
Td. . d. i 
7d. 7. 
81d. d. : 
9d. d. ев 
£69 £69 ee 


оваз penton ant ДЫ Electric (£10 pd.), Ord., 144—156. 


| This week. Last week. Ino. 
— ee „М — ee 
g Copper Sheet T ee oe per von: £69 £69 
9 u Rod ee рег ton 469 469 
в " Eleotrolytio) Eas ee per ton: £63 £63 
в " “u &beess .. per ton £75 £75 
в " 11 Rod er ton, £68 £68 
в " H. » Wire рег lb. td Bd. 
f Eb onite Коа .. T per lb 8 B/- 
f n Shoet са рет 10 6/ JE 
n German Bilver Wire .. per Ib. 1/6 1/5 
k Gutta-percha fine .. .. per lb, | 8 / 8J- 
h India-rubber, Pars fine . per lb. 2,11 to 2 114 2/11 gue [114 
í Iron, Charcoal Sheete Э per ton, £18 | 
$ , Pig (Cleveland warrants) . per von 50/3 s 3 
$ « Forgings, according to size per don From 411 From £11 
$ ,„ Scrap, beavy. рет ton, 47/6 to 60/- | 47/6 to 50/- 
„ Wire, galvanised No. в per ton: £9 ш 6 &9 16 T 
£11 5 11 10 to 
9 Lend, Englieb Ingot eo. рег ton, о 1117 6 411 12 6 | 58. 
Sheet e. per ton £18 £18 
ы Manganin Wire No. 28 per lb. 8 / 8 / 
g Mercury .. per bod. £R8 15 £8 15 
d Mica (in orginal oases), ama! .. per lb. Ва, to 9а. | 8d. to Od. 
T „ ue mediom per lb. 1/9 to 2/9 1/9 to 2/9 
iarge .. per Ib. 3 во 3/8 | 8/8 to 7/8 
p Phosphor Bronse, plain савыт per 10. dd. to 1/2 113d. to 1/2 
p ji rolled bars & rode per lb. | l- во 1/8 1/- to 1/8 
p u etip&sbeet per Ib. From ua From 1/2 
0 Platinum j © ee Per oz. £4 1 441 
{ Bilicium Bronze Wire Е ger 1р. | 94. to 1/- 9d. 20 l / 
Steel, Magnet, acc'd' ngo desc'p' n per ton From £16 to £10 
LI [T] in bar are ee ee £58 m 
D 
Г] Тір, block . • e e. per von pectus £ 4128 
9 «n teli ev ee per Id. 1/6 1/6 
® „ wire, Nos. 1 з0 is ae e. per ib. 1/7 16 
p White Anti - triction Mesa» — 
» Whise And” таро. per ton £86 to £60 | £36 to £60 
з Yorps, 2/108 Grey Cotton, op у! 10 per 1р, 7d. 7d. 
jf » fies Fai... per lb, Ed. баа, 
j n 8 р! 10 ibs Rusman .. per lb. иза. 478d. 
j » 10'bs Rosman, single .. per lb. 44. И a 
и 180 Ibs. Juve rove . рет ton £11 10 £11 10 
Zine, Bb's. (Viale Montene ord.’ per ton £28 £23 


Pret, (£10 pd.), 108—108. 


Bank rate of discount 3 per cent. (February 6th, 1902). 


METALS, &o, (eontinued.) 


or Dee. 
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** 
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—— See le 
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THE ELECTRICAL REVIEW 


THE ELECTRIC TRAMWAYS EXHIBITION. 


(Concluded from page 96.) 


The Silent Automatic Point Co., of 24—26, Mathew Street, 
Liverpool, exhibited McKnight’s patent spring point controller in 
conjunction with Askham and Hadfield’s standard points. This 
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% PULL” CONTROLLER, WITH HADFIELD Porwr. 


ingenious device, as shown in the illustrations herewith, consists of 
a,piston working in an oil chamber, and provided with a non- 
returnzvalve. The latter is arranged so that no resistance is offered 
to;the! opening of the point, but after the car has passed, the con- 
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"PusH" CONTROLLER, WITH ASKHAM POINT. 


troller delays the return of the point, which closes in from two to 
five seconds, as desired. We understand that a large number of 
tramway authorities are trying this point controller. 

Messrs.i\Cowans, Limited, of Springfield Lane, Salford, had a 
very handsome exhibit. The two main switchboards for the 
Hornseytelectric lighting scheme, made to the specitication of Mr. 
Robert Hammond, were shown. 
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“J. M." Сївсотт BREAKER. 


Onjthe feeder board Messrs. Cowans’ special spring carbon break 
tches are used throughout, and Andrews’ return current cut-outs 
А e mounted on the generator panels. The heavy battery switches 

те separately mounted, and are operated from the main board by 
large concentrio hand wheels and chain gearing. 


7 ——— — 


A 15-xw. Cowan-Still patent regulating transformer was shown in 
operation. 

Oneof the 153tramway feeder pillars being made by Messrs. Cowans, 
Limited, for the Manchester Corporation tramways was exhibited. 
It is of unusually large size, coataiuiug fittings for distributing 
1,200 amperes at 500 volts. 

A special feature of the exhibit was a new type of circuit breaker 
(* J.M.” type), shown on the accompanying illustration. The main 
brushes are not attached to the lever carrying tbe auxiliary con- 
tacts, and the consequent lightness of the moving parts ensures а 
very rapid break. The switch is free to operate when the handle 
is grasped by the attendant, and when it is required to open the 
switch, instead of pulling or pushing a separate stop, it is only 
necessary to pull down the haudle, when the catch is released and 
the switch opens. All wearing parts, carbons, &c., are quickly 
renewable.  Messrs. Cowans have arranged this switch to be 
worked by a relay coil when it is required that it shall operate 
with a return current, or with a return and also with a maximum 
current. The release gear is enclosed in a small cast-iron box, 
and it can be fixed at any distance from the switch which it con- 
trols. The adjustment forthe maximum current is independent of 
the adjustment for the return or minimum current, and vice versd. 
The switch, with separate release, was showa in operation. The 
release gear is made under the well-known Andrews patents, and is 


very reliable and positive in its action. 


250-K W. CIRCUIT BREAKER. 


Two other types of circuit breakers were shown. One, the 
Andrews type, has no winding of auy kind, the necessary field to 
actuate the release gear being obtained by the configuration of the 
parts carrying the current. The other type is very compact. It 
is worked with a solenoid, and will open circuits of 500 amperes at 
500 volts without the least injury to tlie main contacts or brushes. 
A 1,500-ampere Andrews return current cut-out was shown, of the 
type which Messrs. Cowans have supplied to Glasgow and elsewhere 
up to 5,000 amperes at 500 volts. 

Messrs. Cowans also showed two lines of standard switches, one set 
of a modified American pattern, and the other set having their own 
patent carbon spring break. Andrews’ new duplicate mains 
system for alternating currents was shown in operation. In 
this system not only is supply maintained without interruption 
at the feeding point if one of a pair of feeders fails, but 
any abnormal rush of current at the moment of failure is 
prevented, and the consequent rise of pressure avoided. This 
system is very simple and exceedingly ingenious, and does not 
depend upon the action of return-current cut-outs as with the 
Andrews system for the same purpose for continuous currents. 


The firm of Messrs. G. F. Milnes & Co., Ltd., of Castle Car 
Works, Hadley, are to be especially congratulated upon the ve 
attractive showing of their car body and truck construction wor 
which was to be found on several different stands. Their “ Special 
State Occasion car, a single-deck bogie car built for the Bournemouth 
Corporation, was a subject of general conversation on account of its 
elaborate and exquisite furnishings. One of 18 cars which they 
are furnishing to the Tyneside Tramways Co. for very large carrying 
capacity (83 passengers) was shown; it wasa top seat bogie car with 
vestibule ends. Another specimen was one of 100 top seat four-wheel 
cars mounted on a Milnes four-wheel truck for 4 ft. gauge track. A 
third was a double-decker bogie car with open platforms for carry- 
ing 70 passengers; it was built on a steel underframe, designed to 
suit maximum traction trucks. Their four-wheel motor truck, 
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standard maximum tracticn truck, standard bcgie truck with equal 
wheels, and Busch's patent lifting jacks, were also in evidence and 
excited a good d«al cf interest. 

Messrs. Johnson & Phillips, of Victoria Works, Old Charlton, 
, exhibited quite a large collection of their electrical engineering 
manufactures. These included a switchboard made for the borough 
of Maidenhead to the design of Messrs. Burstall & Monkhouse; a 
slow speed multipolar steam dynamo, ccmpovnd wourd, £0-Kw. 
railway pattern, coupled to con pourd engine made by Messrs. Wm. 
Foster & Co, of Lincoln; a battery charging bccster for 100 
amperes output, with a range of voltage 20 to 1€0 volte, made for 
Tonbridge to the specification of Mr. Robert Hammond; also a 
switchboard made by them for the Guardians of the Greenwich 
Union, New Homes, Sidcup, Kent. The other exhibits were:—A 
36-kw. armature with slotted core and former wound coils, for direct 
coupling to engine, and one each 10-m.P. and 20-н.р. 500-volt 
motor armature, with slotted core and former wound coils; a cen- 
trifugal motor-driven pump, capable of lifting 20,000 gallons of 
water per hour to a height of 40 ft.; 24, 5 and 10-в.н.р. two-phase 
induction motors, and single and double carbon arc lamps for con- 
tinuous and alternating currents. A small self-contained machine, 
suitable for fixing to a bench, and for strand ing small wires up to No. 
16 S. W. G., was exhibited. The draw gear was provided with a set of 
various change wheels for altering the lay of the strand. A large 
number of photos of special high-speed cable machinery, steel tape 
sheathing and serving machine, paper-taping machine, longitudinal 
rubber-covering machine, &c., were shown ; also various patterns of 
porcelain insulators, with galvanised iron fittings for attachment to 
wood or iron poles, including single, double, and triple-shed insu- 
lators, and the firm's patent oil insulators for telephone, telegraph, 
testing, electric light and power, and other purposes suitable for 
working tensions up to 10,000 volts, and test pressures up to 30,000 
volts. They also exhibited a drum of their “long fibre” Manilla 
paper lead-covered cable, and a number of junction boxes and 
various grades of vulcanising india-rubber. This firm is now manu- 
facturing a non-inflammable waterproof car-connecting cable, suit- 
able for connecting up the cars on underground electric tube rail- 
ways. Many electrical instruments and feeders were on view at 
this stand, including edgewise permanent magnet-moving coil 
ammeters; illuminated dial permanent magnet-moving coil volt- 
meters; portable hot wire and permanent magnet-moving coil volt- 
meters and ammeters; portable wattmeter; portable combined 
permanent magnet-moving coil ammeter and voltmeter; pocket cell 
testing voltmeters; car combined ammeter and voltmeter; ammeter 
transformer; portable insulation testers; air-damped electro-mag- 
netic ammeters and voltmeters. The “ Ark” enclosed long-burning 
lamps for direct or alternating current circuits, for parallel or series 
working, or five in series, which are at work on tramways circuits 
at East Ham, Calcutta, Ilkeston, and other towns, were, of course, 
strongly in evidence. Electric desk fans were a very timely 
feature. 
` Slipper brakes, with lever application as made to the B.E.T. 
Company's design, also sand boxes, rail cleaners, cut-outs and bat- 
teries for power stations, were among the exhibits at the stand of 
the United Engineering Co., of 154, King's Cross Road, W. C. 

The exhibit of the Continueus Rail Joint Co., of 26, Victoria 
Street, S.W., consisted of a combination steel angle bar and base 
plate made in one piece rolled into accurate shape. By it the rail 
ends can be held in perfect relation to each other by engaging the 
rails under their heads and on the top and bottom of the flange, so 
preventing vertical or lateral play, and giving a smooth, even track. 
Many thousands of miles of line have been equipped with con- 
tinuous rail joints, and a point worth noting is, that dipped ends 
of old rails can be restored to a good surface by their application. 

Demerbe tramway track, as used at Bradford and Bolton, also 

ints, crossings, drain rails, &c., therefor, were shown by Messrs. 

. Demerbe & Co., of Jemappes, near Mons, Belgium. 

Messrs. Miller & Co., Ltd., of London Road, Edinburgh, who 
are pretty well known for their chilled car wheels, had a capital 
showing of these, together with their axles, brake shoes, also wheel 
presses and grinding machines for tramway shops. 

The British Griffin Chilled Iron & Steel Co., of Barrow 
(139, Cannon Street, E.C.), also showed a number of car and motor 
wheels, axles, and so forth. 

Armature stampings, trolley wire, also insulating and 'other 
materials were to be seen on the stand of Messrs. Geo. Schultz 
and Co,, of Laurence Pountney Lane, E.C. 

Electric tramcar and railway wheels were also to be found at the 
stand of Messrs. John Baker & Co. (Rotherham), Ltd. 

The *'protected " rail bonds, tools for track bonding, also roll- 
drop and drop-forged commutator segments, formed the leading 
lines at the exhibit of Messrs. Back & Manson (the Forest City 
Electric Co.). 

An electrically-driven '* Zeta” steam pump, also а 20. kw. dynamo 
driven by means of a 30-8.H.P. De Laval steam turbine, were shown 
by Messrs. Greenwood & Batley, Ltd., of Leeds. 

The Albion Clay Co., Ltd., of Burton-on-Trent (38, Victoria 
Street, S. W.), whose conduits are being laid in a number of towns 
for carrying electric tramway feeder cables showed their Sykes' 
patent conduits, which are arranged with circular ducts, allowing 
the cables to be easily drawn in with little resistance, and with 
consequently small damage. They have spigot and socket ends, and 
are fitted with self centring joints, which render them watertight. 
Sykes's patent solid system of trcughing, and multiple troughing, 
were also exhibited. 

The Stirling Boiler Co., Ltd., of 25, Victoria Street, S.W., and 
Edinburgh, had a most interesting show of their water-tube boiler 
for tramway and lighting power stations. A glass working model 
was on view showing the water circulation when under steam. A 
complete standard W-type boiler was also shown without brick- 


work setting, so that vnfamiliar visitors might} easily grasp the 
details of its constuction. Tbe Stilir gf boiler,jas is pretty(well 
krown, is to be very largelyjin еті? ет сє in tte L.C.C, tramways 
power station. р 

Messrs. Lassen & Hjort, cf {52,7 Опееп Victoria’ Street, E.C., 
exhibited the Bruun-Lc wener patent autc matic water softener which 
was described in tbe FLeEctRicaL REviEw for Jur e 20th last. | 

The International Electrical Engineering Co., ofitClun 
House, W.C., exhibited their familiar tramcar motors andjcon- 


. trollers, continuous-current motors and motor-starting switches; also 


three-phase motors of 5 and 20 H.P., and three and single-phase 
transformers. 

Of steam fittirgs there was no more imposing sbow tban that of 
Messrs. J. Hopkinson & Co., Ltd., of 165, Queen Victoria 
Street, E.C., and Huddersfield. Their specialities are so extensively 
employed in English electricity supply and traction stations, that 
we need now do no more tban mention that the show included a 
host of representative specimens of their manufactures in boiler 
mountings, safety and other valves, water gauges, steam gauges, and 
so forth. 8 — vo ont 

Dixon's pure flake graphite and grease for electric car gears, and 
other lubricants were shown by the Joseph Dixon CrucibleiCo.. 
of 26, Victoria Street, S.W. — 2 

Messrs. Felten & Guilleaume (Messrs. W. F. Dennis“ an 
Co., 23, Billiter Street, Е.С.) had a well- arranged show of insu- 
lated wires and cables of every description, amongst them being 
three-phase 10,000-volt cables, air-space telephone cables, and patent 
locked-coil armoured cables ; also many different types of their 
well-known Neptune rail bonds, span and guard wire up to 80 tons 
per square inch breaking strain, sections of bonds fixed in rails, and 
commutator bars of variousshapes. А new cable grip for drawinglin 
their air-space telephone cables was also exhibited, 4 

Car varnishes and paints, also painted tramway panels, were seen 
at the stand of Messrs. Docker Bros., Ltd., of 1 and 2, New Street, 
Bishopsgate, E.C. : 

The Steljes patent type-printing telegraph, with which 'all 
ELECTRICAL REVIEW readers are already acquainted, was shown by 
the Typewriting Telegraph Corporation. - 22 

The Consolidated Telephone Construction and Manu- 
facturing Co., Ltd., manufacture two distinct classes of goods, 
viz. :— Telephones and telegrapbic apparatus and electrical instru- 
ments, and electric light and traction apparatus. 0 

In the telephone and telegraph department were shown samples 
of all the company's various types of telephones, both table and 
wall sets; every bit of these articles is English-made at the com- 
pany's works at Coventry. Many ofthe instruments are suitable for 
use in connection with traction work, and the company make a 
speciality of a telephone switchboard for use in feeder pillars. The 
company also manufacture telephone switchboards of all kinds and 
sizes, and one or two specimens of the smaller sizes were shown. 
Various examples of telephone and telephonic apparatus, similar to 
those supplied for use in the War and Navy Departments, were shown, 
of the highest quality and finish. 

It will be remembered that the Consolidated Telephone Con- 
struction and Manufacturing Co., Ltd., have lately combined their 
business with that of Williamson & Joseph, Ltd., and the quality 
of the last-named firm's manufactures was fully maintained in 
the exhibit. They make a speciality of street feeder panels, 


Fic. 1. 


main switchboards, and other appliances for traction work. For 
street feeder panels especially, the company make three or four 
types of switch fuses, and at least half a dozen different types of 
knife switches. 

Space does not permit ius to do more than refer to one or two 
exhibits. 

Fig. 1 shows the company’s laminated traction switch, which is 
made in all sizes from 100 up to 2,000 amperes in any number of 
poles, and is constructed entirely of copper. The contacts are 
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flexible, the switch therefore works with the greatest ease and the 
contact on the blade is perfeot. 

The company are now manufacturing in large quantities their 

tent automatic circuit breakers, which are the outcome of a very 
ong period of experiment and experience. These are all made on 
practically identical principles, and are covered by three patents. 

Beaides the ordinary single &nd double-pole maximum type, 
no-voltage type, and reverse curreut circuit breaker, a combination 
of ithe maximum and minimum type is made, which is shown in 


Fia. 2. 


fig. 2. In addition the company make other combinations, such as 
reverse current and maximum, reverse current and no-voltage, &c. 

The company having been approached by several contractors to 
design a circuit breaker which should take up very little space on 
the switchboard or panel, designed and manufactured the special 
circuit breaker shown in figs. 3 and 4. 


Fig. 3 shows the circuit breaker mounted on the front of the 
switchboard, and fig. 4 shows the back view of it. The circuit 
breaker is identical in most respects with those mentioned 
above, but the switch and release portion only is fixed on the front 
of the panel, the coil, springs, &c.. being placed at the back. In 
this manner it is possible to mount several circuit breakers side by 
side in the space of an ordinary street feeder box. The company, 
we understand, have had a large demand for these circuit breakers. 

Mr. A. R. Pullen, of 2, Malvern Terrace, London, N., showed 
his patent rail-joint boxes and nut locking systems, which originated 
in Australia. The patent for New South Wales bas been purchased 
by the Australian Government. e system renders the rail joints 
of tramways atall times accessible, and, at the same time, provides 
a simple and effective locking device. For surface railways, a similar 
and equally effective lock is provided. 

P Electric Tramway Equipment Co., Ltd., of 138 and 140, 
шен Street, Birmingham, had a full line of material for over- 
wy construction, the whole of which is made at Birmingham. 
cain insulation is used, for which high qualities are claimed, 

the workmanship is of a first-class order. Material of this 
type has been, and is being, supplied to the Manchester Corporation 


for no less than 110 miles of track. The design is carefully worked 
out to give the maximum possible strength, and the grooves in the 
ears are milled ont of the solid. A five-way car-shed frog, auto- 
matic frogs and switches, section insulators, trolley wheels, &c., were 
exhibited. 

The Samuel Barnes Electric Co., of Cannon Street, E C., 
exhibited many overhead details and devices made by the Central 
Union Brass Co., of St Louis; also the “Columbia ” incandescent 
electric lamps, Syracuse head lights, miniature arc lamps, and 
American dynamos, motors, fans, indicators, &c. 

The Imperial Electric Supplies, Ltd., of Charing Cross 
Road, W.C. had a good showing of the Macallen overhead 
material which is extensively used across the Atlantic; also their 
D. and W. enclosed non-arcing fuses and boxes, the Toerring 
enclosed arc lamp, “ Imperial " direct-current semi-enclosed motors, 
and the I.E.8. dry battery for telephone and ignition purposes. 

The exhibit of the European McGuire Manufacturing Co. was 
interesting above the average, for two reasons, these beiogthe special 
exhibit of the Bolton Corporation snow sweeper and plough, which 
received a great deal of attention, and the special solid steel truck 
which the company is supplying for use on the Great Northern and 
City Railway. The wheels have forged centres with steel rims of 
exceptional weight, and the brake gearing is on the inside of the 
truck. The snow sweeper has its brushes driven by a separate 
motor inside the body, and two B.T.H. motors are used for driving 
the sweeper itself. The body was built by Milnes, and the sweeper 
will deal with an 18 in. depth of snow. The Columbian trucks 
(solid steel side frames in one piece welded together to required 
wheel base), four motor truck equipments, also maximum traction 
trucks, bolster type, were exhibited. The McGuire Co.'s works at 
Bury are now in full swing, and we understand that many trucks 
of their types are in service in Australia and other countries. 

Messrs. W. F. Mason, Ltd., showed drawings of their improved 
gas producer for continuous working with bituminous coal In 
this producer the gases evolved from the top of the furnace are 
drawn off by means of a steam jet, and caused to pass a second time 
through the hottest part of the incandescent fuel. By this meaus 
the gasification of the heavy hydro-carbons is completed, and the 


‘deposit of tarry matter in the pipes is avoided. The gas 80 ob- 


tained has a calorific value of 187 B. Th. U. per cubic foot. Drawings 
were also shown of Mason's patent refuse destructor, patent ovens, 
Stoves, kilns, &c. 

The British Electric Car Co., Ltd., had a very good show of 
tramway apparatus. The principal exbibit was a B.E. Standard 
car, capable of seating 63 passengers, 39 outside and 24 inside. The 
stairway is of a special form, describing a semi-circle, and allowing 
a very clear platform for the driver. Further, the doorway is so 
placed as to facilitate the egress or ingress of passengers. Other 
exhibits were two trucks, of the B.E. Standard type, designed to 
combine lightness with strength ; the B.E. patent roller destination 
indicators, which have been widely adopted by tramway authorities, 
and enable any number of routes to be indicated without changing 
the screen; patent track brake, Towle swivelling trolley head, 
diagonal sliding door and window and other useful appliances. 

The firm of W. E. Rowlands & Co., of Liverpool, were snowing 
а car repairing appliance; the Electric Railway Signalling 
Syndicate, of Old Broad Street, E.C., showed their automatic signal 
system; and a number of details for trolley lines, including Hudson's 
lifeguard, track cleaners, automatic pull-down for trolley wheels which 
by chance leave the wires, trolley staudards with spring outside the 
pole and ball-bearing collector, also overhead equipment apparatus, 
brake blocks, &c., were exhibited by the National Rail and Tram- 
way Appliances Co., Ltd., of 31, Chapel Wal ks, Liverpool. 

Messrs. S. J. Claye, Ltd., of Long Eaton, showed their Empire 
equaliser truck, which has been designed with a view to supporting 
the car body in the most effective way, and so as to prevent the 
unsightly hogging which sometimes occurs with long cars. The 
automatic brake adjuster was also shown; this neat device, which 
automatically compensates for wear of the brake blocks, has been 
installed on the Liverpool and Rotherham cars, and at Notting- 
ham; over 1,000 have been supplied to the United States within 
the last six months. 

Messrs. Crosthwaite Bros., of Leeds, showed, among other 
things, an apparatus for controlling trolley wheels at junctions and 
termini, dispensing with the employ ment of pointsmen. A guidable 
trolley wheel with automatic lighter, and a junction frog with 
guidable tongue were shown with the fittings for the car. The 
guiding apparatus is placed under the control of the conductor from 
either end of the car or on top. 

Messrs. H. & C. W. Collius, of Salford, exhibited their patent 
automatic tram point apparatus which enables the driver to “ take " 
either left or nght hand junctions without leaving his car or 
depending upon pointsmen. By one foot pedal the street pointa 
and overhead wires are both manipulated and worked simul- 
taneously and in conjunction. 

Another device for mechanically shifting points and operating 
overhead switches was shown by Mr. F. P. Bolshaw, of Liverpool. 
A track box is fitted flush with the sets in the centre of the track ; 
a lever is pivoted in the box, and is worked by a roller or shoe 
suspended from the car and operated by the driver. The roller or 
shoe traverses the groove alongside the lever, and in its operation 


moves the point and switch as desired. Only one roller is required 


to operate the point, and the track lever and sides of the groovea 
5 80 that they can be renewed without disturbing the 
roadway. 

Messrs. E. Bennis & Co., Ltd., had a good exhibit showing their 
much-used patent machine stokers in operation, and compressed air 
furnaces, as fitted to different types of boilers in electricity and 
other works, also steel chain conveying and enclosed elevating plant. 
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The Tandem Smelting Syndieate, of 97, Queen Victoria Street, 
E.C., exhibited some of their solid car bearings and other specimens 
of anti-friction metals. 

Motor and car bearings of Atlas anti-friction metal were shown 
by the Atlas Metal and Alloys Co., Ltd., of Queen Victoria 
Street, E.C. 

The Bundy time recorder, shown by the Iuternational Time 
Recording Co., is applicable to any number of employés, and 
records their times either on separate carda or on continuous slips. 
A novel use for it is the timing of tramcars; for this purpose the 


TIME RECORDER FOR LIVERPOOL TRAMWAYS. 


design shown in our illustration is used at the termini of the routes 
This system has been adopted throughout at Liverpcol, with a 
marked raving in the wages of timekeepers and а dietirct improve- 
ment in the running of the cars. 

Messrs. Galloways, Ltd., of Manchester, had one ofi their 
500-1 н.р. vertical compound enclosed two-crank high-speed, steam 
engines arranged for direct coupling to electric generator. It was 
made for running at 320 revolutions per minute and exhausting to 
atmosphere. It bad cylinders 18 in. X 30 in. X 12 in. stroke. 

There was а large exhibit of the “ Desrumaux " water softening 
and purifying plant by the Desrumaux Automatic Water 
Softener and Purifler, Ltd., of Bradford (5, Queen Vistoria 
Street, E.C.). 

The Midland Manufacturing Co., Ltd., of Change Alley, 
Sheffield, were present with a large variety of track and plate- 
laying and other like toole. 

Messrs. Howard Bros., of 10, St. George's Crescent, Liverpool, 
showed their self-contained " Dey" time registers, which record 
the time of the employés on time slips, each containing a whole 
week's record; spece is provided for the usual total and analysis 
and the wages oue, so that the slips can be pasted direct in the time 
and wages book. 

The Jemes Keith & Blackman Co., Ltd., showed their electric 
fans for engine room and other ute, and not far off the Dowsing 
electric heating sppliances were to be found at the stand of the 
Dowsing Radiant Heat Co., Ltd. The Davy arc Jamps were shown 
by Arc Lamps, Limited, of Old Broad Street, E.C.; piston rings 
and a motor-driven hammering machire therefor by the Davy 
Robertson Engineering Co, of New Broad Street, E.C.; lathes, 
milling and screwing, and other machine tools by Mesers. Pfeil and 
Co., and Messrs. J. B. Stone & Co.; pumps by the Haste Patent 
Pump Co. The Harison automatic signal, which was illustrated 
and described in our iesue of June ) 3th, 1902, was shown by Mr. 
T. Harison Jones, of Portsmouth. The W. R. Sykes Interlocking 
Signal Co., Ltd., of Clapham, had a detailed exhibit of the Sykes 
electro- mechanical signalling system. Meters. Tabor Trego & Co. 
(1902), Limited, were exhibiting their varnishes; Messrs. E. J. and 
J. Pearton, Ltd., their boiler-seating blocks; Messrs. Siemens Bros. 
Co. had an exhibit of their trolley head pole and standard ; Messrs. 
Sutherland & Marcuson had their testing batteries, central station 
batteries, storage battery hand lamps and other specialities on view. 
An excellent brush for car cleaning and a point shifter were ex- 
hibited by the Fountain Brush Manufacturing Co., of College 


Park, N.W. 
Messrs. J. P. Hall & Co. exhibited their patent compound direct- 


acting boiler feed pumps, specially designed for power station use. 


A Thorneycroft enclosed engine, of the double-acting two-cylinder 
compound type with forced lubrication, was exhibited in the minor 
hall by Meters. J. T. Thorneycroft & Co., Ltd., of Chiswick ; Messrs. 
A. Royle & Co. showed an improved form of life-guard which is now 
being tried on provincial tramways. A Continental firm, Messrs, 


Scheinig!& Hofmann, showed a new rail cou ling witho 

which can be employed eitber alone or in ае аа е 
joint, апа is being employed on various tramway systems on the 
Continent. 

Mica and micanite insulation for tramway generators and motors 
were placed on view by the Mica Insulator Co., Ltd., of Stanstead: 
avd asbestos slate sheets were exhibited by the Calmon Asbestos 
and Rubber Co. The Wilson & Bennett automatic life guard was 
shown in the gallery by Messrs. Gabriel & Co., of Birmingham ; and 
another life guard exhibitor was the Dewar Patent Tramcar Lite 
* Co., of Dundee. 

т. P. W. Bramwell, of Dod worth Court, New Briggate, 
exhibit the Everdry seat for care, &c. Spring 5 
were also shown by Messrs. G. D. Peters & Co., of Moorfields, E. C., who 
like wise exhibited a steam storage heating system. Other car seat 
exhibits were shown by the Hale and Kilburn Manufacturing Co., of 
Philadelphia; and Mesers. Brawn & Co, of Adelaide St. S.W. Seats 
car steps, Wilson's patent trollev catchers and other specialities 
were exhibited by the Wallace Supply Co., of 53, Victoria Street, 
S.W. Challenger’s rain-proof seats were shown by Mr. C. S. Bailey 
of Bristol. Faunt's dry seats and backs, and Roch's “ Perfect dry 
seats were likewise in evidence; other exhibitors in this class being 
Messrs. C. W. and S. T. Goodall, of Bradford ; Mr. H. S. Keighley, 
of Knaresborough ; Mr. J. Blewden, of Portsmouth ; Messrs. James 
and West, of Sheffield (“ Eclipse" dry seats); and Mr. Thomas 
Voss, of Birkenhead. 
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SINGLE-PHASE ALTERNATING CURRENT 
FOR ELECTRIC TRACTION 
ON RAILWAYS. 


As is well known, among the difliculties connected with existing 
systems of electric traction for railways, are (1) that the necessity 
to employ high pressure in order to keep within reasonable and 
possible limits of economical efliciency, more and more tends to 
limit the use of continuous current; (2) the small elasticity of 
non-synchronous single-phase motors and the absolute inapplica- 
bility of synchronous motors render it almost vain to hope to make 
use of a simple alternating current; and (3) the difficulty of 
taking current from three-phase conductors, which should com- 
prise at least two overhead liues of transmission, terribly complicates 
the problem of the adoption of three-phase current, which otherwise 
would present many advantages. 

Towards the end of 1901, Ward Leonard referred to the employ- 
ment of electric locomotives fed with eingle-phase current, and 
provided with transformers to give a continuous current which 
alone admirably lends itself to the varying exigencies of railway 
work. So far, however, no actual project on these lines, which at 
the first glance appear 80 simple, but which in reality are most 
complex in the details, has been put forward. 

At a recent meeting at Zurich, Herr Huber, director of the 
Oerlikon Maschinenfabrik, gave an official confirmation of the 
reports that have been current from time to time to the effect that 
the Oerlikon Company was engaged in а series of experiments to 
solve the problem of the use of single-phase alternating current 
for electric traction on railways. The fundamental point which 
forms the basisof the experiment, is that of organising a system which 
will not in any way necessitate any alteration in the formation of 
existing trains, that is to say, instead of employing self-moving 
passenger cars and goods wagons, thus rendering the whole of the 
existing rolling stock useless, to employ electric locomotives in place 
of existing steam locomotives, the old passenger carriages and goods 
wagons being still retained. 

The electric locomotive at present being constructed at the Oerlikon 
Works is adapted to receive a single-phase alternating current at a 
pressure of 15,000 volte ; presuming it to be intended for a train of 
250 tons of the present type, and running at an average speed of 
25 miles per hour on a line having а maximum gradient of 1 in 100, 
it was estimated that the engine should have a capacity of 576 H.P. 

Taking these data as a basis, it is easy to estimate the intensity of 
the current which it would be best to adopt for a line working 
under normal conditions. In fact, presuming the total efficiency to 
be 75 per cent., and the load factor 90 per cent., with a voltage of 
15,000, a current of 45 amperes would suffice to feed the motors. 
With such a current, it is possible that the efficiency of the trans- 
mitting conductor would be most satisfactory as well on long 
lines as on sections on which trains follow one another at frequent 
intervals. 

It might be asked whether limiting the pressure to 15,000 volts 
might not constitute a notable reduction in the radius of action 
of each generating station—a question, however, not justified by 
sufficient reason. It appears to us that the question of the pressure 
should be dealt with in such a manner that it should not become 
excessive, but allow of the adoption of feeding stations sufficiently 
distant one from the other to reduce to & minimum the 
initial outlay. The pressure of 15,000 volts which it is proposed to 
adopt is quite within the range of that for which experience has 
taught us the applicability of insulating materials for safe working. 

The working conductor would be arranged on the side of the track, 
and ata convenient height; it would be supported in a way similar 
to that adopted in electric tramway practice, but the suspension 
ghould be at the side and somewhat lower than usual. The insulators 
used would necessarily have to be adapted for very high pressures. 
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The current would be taken from the overhead wire by means of 
a conducting bar, mobile in a plane perpendicular to the direction 
of the track, and consequently able to revolve around an axis 

lel to the direction of the track itself. The contact between 
the conductor and the moving bar would be sustained by means of 
a pressure spring. The rails, which would be used as the return, 
would have to be duly bonded in such a way as to offer a low 
resistance. 

To avoid any danger which might arise from a breakage of the 
feed conductor, and of contact of this with the carriages, the latter 
would have to be provided with metallic guards, and care would 
bave to be taken that the latter be connected with earth through 
the wheels. The distance between the sides of the guards should 
not be more than two metres. 

In a case in which the necessary power is not so great, a system 
of electric locomotives fitted with transformers might advantageously 
be adopted, similar to self-moving cars. The additional weight 
would not be too great, as will be seen from the following 


estimate :— 
Metric tons. 


Vehicle ... M T" bs Mes aw. 15 
Transformers "T s: or . 16 
Regulators, conductors and current receivers 1 
Brakes ... 6% re 5s T i 1 
Motors sas ves "m x sw dl 

44 tons. 


It is not possible to say that this would be excessive, and that it 
would be much more than that of vehicles using three-phase 
current and adapted for similar service. The electric locomotive 
in question, at a speed of from 20 to 25 miles per hour, would 
develop a tractive force of 5 tons. 

It is, perhaps, hardly possible to judge from these data of the 
practical applicability of the system at preseut receiving the 
attention of the Oerlikon Company. Herr Huber has promised a 
full description with drawings as soon as possible of a project for 
its application on the St. Gothard Railway in order to prove the 
practicability and advantage of the substitution of electric for 
steam traction, both from a technical and a tinancial point of view. 
We shall then be able to see whether the projected system 
responds to all the exigencies of a practicable and economical 
and, at the same time, safe and simple service—and this without 
prejudice to the important question which might be asked as to 
whether it is really advantageous to preserve the present system of 
infrequent heavy train service, comprising а large number of units, 
or whether it would not be preferable to adopt small units, travelling 
rapidly, and at frequent intervals of time,a service which would 
not be practicable if electric locomotives were adopted in place of 
gelf-moving cars. On this aspect of the question, we cannot, without 
further information, accept the ideas put forward by Herr Huber. 
Further discussion, however, may well be left until the publication 
of the promised particulars and drawings, which will afford a more 
concrete case for comment than mer hypothesis. ING. FUMERO in 
DP Elettricita. 
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THE NIAGARA FALLS POWER STATION 
EXTENSIONS. 


By ORRIN E. DUNLAP. 


IT is expected that power from the installation in the new wheel- 
pit and station of the Niagara Falls Power Company will be 
available some time in August. In length the wheel-pit is 463 ft., 
and its depth is 1784 ft., the width being 184 ft. The installation 
will have an output capacity of 55,000 н.р. 

_ The turbines to be installed in this wheel-pit will differ from those 
in the present pit in that they will be of the internal discharge 
type, the water discharged being carried away through draught 
tubes, By this method the efficiency is increased about 10 per cent., 
or, in other words, about 10 per cent. more power is obtained by 
the use of the same amount of water. Escher, Wyss & Co., of 
Zurich, Switzerland, designed the turbines, and they were built by 
the I. P. Morris Company, of Philadelphia. The governors that 
will hold these large turbines under control were also designed 
by Escher, Wyss & Co., and A. Falkeneu, of Philadelphia, is making 
them. The governors will be of the oil-pump type, and the 
maximum variation of speed will be 5 per cent., with 100 per cent. 
load variation. 

Each of the 11 generators to be installed in the new power house 
will be of 3,750 Kw. (5,000 н.р.) capacity. They will make 250 
revolutions per minute, and will generate current at a voltage of 
2,300, two-phase, 25 cycles. Thus the current will be generated at 
such a voltage that the services of the two great power stations 
Will be interchangeable. While the Niagara development is among 
the plante on which modern ideas were expended, it is a fact that 

tric science has moved forward since the equipment of the first 
station was completed. For this reason the new station will differ 
somewhat from the old one. In illustration of this, it may be 
pointed out that the generator regulation on the old machines is 
sbout 30 per cent., while on the new ones it will be 10 per cent. In 
the old power house two switchboard are installed, each controlling 


five of the generators, while in the new (station a single switch- 
board will be used to control the 11 generators to be installed. 
Another point is that the feeders will be protected with automatic 
oil circuit breakers. 25 

The 10 huge generators in tbe present station are of the external 
revolving field ring type, and the first six generators to be installed 
in this new power station will be very similar in appearance, with 
the exception that the iron bridges over the old generators will be 
omitted in the new generators. ‘This change has been brought 
about by placing the collector rings at the bottom of the dynamo 
shaft instead of at the top. The close regulation mentionedjabove 
will give constancy of voltage on the system under variations of the 
load. In the ventilation of these new power producers quite & 
radical change has been made, and the expectation is that they will 
run many degrees cooler than the machines in use at the present 
time. In describing this method of ventilation, Mr. H. W. Buck, 
electrical director of the Niagara Falls Power Company, ваув :— 
“A badle plate has been placed between the bottom of the armature 
winding and the bottom of the revolving field. This forces all the 
air which is actuated by centrifugal pressure to enter the machine 
at the bottom inside of the armature shell. From here the air 
passes upward through the air-ducts in the armature core, cooling 
the iron and the winding. It then continues outward radially 
between the lavers of the field winding into an annular space at 
the back of the field coils, and thence outward through holes in the 
magnet ripg, which are bored in line with the pole-piece bolts. The 
action is that of a centrifugal blower caused by the rotation of the 
field poles and ring. Some of the air also passes outward at the 
top of the ring through ventilating holes provided for the purpose. 
The op.ration of the air system is very satisfactory, and the blast 
of air secured is tremendous." 

The other five generators that are to be placed in this power 
station will each be of 5, 000 H.P. capacity, but will be of the 
internal revolving field type. They will make the aame number of 
revolutions aud generate current at the same voltage as the 
generators above mentioned. The cost of building these five 
machines will be less than the cost of building the other 
generators. It will thus be seen that when the two big stations of 
the Niagara Falls Power Company are completed, in their instal- 
lations there will be three styles of generators, but the expectation 
is that there will be no trouble in operating all the types in 
parallel. 

In power house No. 1, the exciter plant has position on the main 
floor of the dynamo room, but in the new installation it is 
provided that the exciters be located in a chamber at the bottom of 
the wheel-pit, in very much the same position as that of the 
water pumps in the old pit. The exciter plant will consist of four 
150-kw. compound wound vertical shaft machines of 220 volts, 
coupled to independent turbines. Their speed will be 750 revo- 
lutions per minute, and each machine will have its own governor. 
From this plant all the power station lights and auxiliary motors 
will be operated. 

The six generators of the external field type will be controlled 
by one section of the switchboard, and the tive generators of the 
other type will be controlled by another section of the board. The 
21 generators in the two stations will be operated in four groups, 
but they may be operated in parallel when desired, and any of the 
generators may be thrown into either group. 

Splendid progress has been made in completiug this second great 
installation, and the time when the first current will tlow from the 
generators is not far distant, a fact that will give added interest to 
the wonderful development of Niagara. 


EDISON AND HIS STORAGE BATTERY. 


Wp have often referred to the wonderful storage battery 
which Mr. Edison is inventing, and we have pointed out 
that the inventor himself has kept silence, while reporta and 
rumours of an extravagant and fanciful nature have been 
freely circulated. Now, at last, Mr. T. A. Edison has con- 
tributed about three pages to the current Worth American 
Review, We eagerly perused the article, in the hope of 
acquiring some definite information on the subject, and of 
ascertaining how far we Dritishers had been left behind in 
this department also. Alas for our hopes! 

The article commences thus—'* The final perfection of the 
storage battery, which I believe lias been accomplished," &c. 
This is delightful; it is American—we hear the eagle 
screech! The author goes on to say that a great many 
erroneous and unauthorised statements have been made 
about the new battery; he “сап now say that it has 
sustained and overcome the four thorough tests applied to 
it, and it is now, at this writing, undergoing the fifth and 
last with every prospect of the same result. 

These four tests, which I will describe briefly, and this 
fifth now in progress, point to the new nickel-iron batterv 
as being in fact the only real storage battery known." 
Here again we detect the eagle. 
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-~ After stating that there are no signs of chemical deteriora- 
tion, even in a battery which has been charged and 
discharged over 700 times, Mr. Edison arrives at the follow- 
ing statement :—“ I have been working for а number of 
years on the problem of a true storage battery. The ex- 
periments have been continuous for the past three years. 
The above may be considered the first stage. 

„Tests on the battery have been going on for over a year 
and a half; this was the second stage. 

„The construction of chemical works and a manufacturing 
plant for the cells was the third stage. 

“The manufacture of standard cells from the tools was the 
fourth stage.“ 

In the remaining page and a half we find only a discussion 
of the advantages of the storage battery carriage, the strength 
of the French type of under-frame, &c., winding up with 
11 lines about the fifth endurance test; it is stated that five 
cars, of various types, have been equipped with the new cells, 
and are being run 5,000 miles over country roads, at the 
rate of 100 miles per day. If these tests shall show no 
loss of capacity and no mechanical defect in the battery, and 
that it is in all respects exactly the same at the end as at 
the commencement, we can be reasonably assured that at 
last we have a real storage battery." No doubt. 

What we wish to lay stress on is the fact that, after 
a promise to give a brief account of four thorough tests, no 
such account is given, but instead there is a list of four 
stajes of development, and a description of the fifth test, 
not yet completed. What were those four tests, and what were 
their results? And why is this peculiar list of four stages 
inserted ? There is nothing in them which is in the least 
peculiar or novel, or even worth mention. 

May they not mislead the non-technical readers of the 
N. A. Кеген into the notion that they have before them the 
successful results of four thorough tests? 


PROCEDURE ON APPLICATION 
FOR LICENSE OR PROVISIONAL ORDER. 


[BY A LEGAL CORRESPONDENT. ] 


THE statutory provisions relating to the application for a 
license or provisional order are contained in Secs, 1—6 of 
the Electric Lighting Act, 1882 (45 and 46 V., c. 56). 
Taken in conjunction with the rules made by the Board of 
Trade with respect to such applications (dated August, 
1890), these sections provide the necessary machinery 
whereby undertakers may clothe themselves with the neces- 
sary power. The following summary will serve to show, in 
a connected form, the general effect of the statute and the 
rules :— 

Distinction between License and Provisional | Order.—A 
license and a provisional order are identical in form, but 
they differ in duration. Thus by Sec. 3, ss. 2, a license 
may be granted for any period not exceeding seven years, 
and may be renewed by the Board of Trade upon terms, 
while a provisional order may be granted for a limited or 
unlimited period. Again, in the case of a license, it is 
necessary for the would-be licensee to obtain the consent of 
the local authority [45 and 46 V., c. 56, Sec. 3 (1)], 
whereas the Board of Trade has power to dispense with 
such consent in the case of a provisional order [51 and 
52 V., c. 12, Sec. 1]. Seeing that licenses are now seldom 
or never applied for, it is hardly necessary to discuss minor 
distinctions. . | AL Я 

Who may Apply for a License or Provisional Order.— 
The Board of Trade may grant a license [45 and 46 V., 
с. 56, Sec. 3], or a provisional order [45 and 46 V., c. 56, 
Sec. 4] to any local authority, company, or person to supply 
electricity within a given area. For the purpose of ascer- 
taining the meaning of the word “local authority," reference 
must be made to the schedule to the Electric Lighting Act, 
1882 [45 and 46 V., c. 56]. The authorities for each of the 
districts set forth in the first column of that schedule are 
specified in the second column [45 and 46 V., c. 56, Sec. 


31]. For example, the urban sanitary authority are, for the 
purposes of this Act, the local authority of the urban sani- 
tary district. 

The word *company" means any body of persons cor- 
porate or unincorporate [45 and 46 V., c. 56, Sec. 32), a 
definition which bears no relation to the definition of a 
„company“ for the purposes of the Companies’ Acts. In 
the case of a registered company, a question sometimes arises 
whether the provisions of the memorandum of association 
or deed of settlement can be altered во as to include the 
supply of electricity. By the Companies’ (Memorandum of 
Association) Act, 1890 [53 and 54 V., c. 62], provision is 
made for such alteration in certain cases. Thus alteration 
may be made when it is the purpose of the company “to 
carry on some business or businesses which, under existing 
circumstances, may be conveniently or advantageously be 
combined with the business of the company” [53 and 54 V., 
c. 62, Sec. 1, Sub-Sec. (5)]. Under this section the Court 
has confirmed a special resolution by a gas and water com- 
pany, enabling it to supply electricity (Colombo Gas and 
Water Company : Zn re [Journal of Gas Lighting, July 20th, 
1896, Vol. lxviii., p. 1797). 

Conditions Precedent to the Grant of an Application for a 
License. — The license or provisional order will be granted to 
the bodies mentioned above upon certain conditions, which 
may, for the most part, be found in ss. 3 and 4 of the 
Electric Lighting Act, 1882 [45 and 46 V., c. 56]. The 
license may extend to the supply of electricity for ** public " 
or private“ purposes. © Public purposes" include the 
lighting of streets, public places, halls, and buildings under 
the control of the local authority, or any church or regis- 
tered place of public worship, or any public theatre, but no 
other purpose [45 and 46 V., c. 56, Sec. 3 (3)]. This defi- 
nition omits all reference to the supply of electricity for 
motive purposes. Private purposes" include all purposes 
not being public purpose, to which electricity may, for the 
time being, be applied, except the transmission of any tele- 
gram, an expression which includes a telephone message 
[ Att. -Gen. „. Edison Telephone Company, 6 Q. B. D., 244]. 

All applicants for licenses must give notice by advertise- 
ment of their intention to apply, in accordance with the 
regulations of the Board of Trade. The license will not be 
granted («) until the lapse of three months; (b) until 
opportunity has been given to all parties interested to make 
representations to the Board of Trade. Objectors must 
lodge their objections within two months of the date 
of the first advertisement [45 and 46 V., c. 56, 
S. 3 (5)] No application for a license or a renewal 
thereof will be entertained unless proof of the consent of 
every local authority in the district is obtained [B.T.R. 
(1890), R.I.]. This consent must be expressed in a written 
agreement [B. T. R. (1890) R. iii.], and must be the result 
of a resolution passed at a meeting of the local authority. 
After previous notice has been given to the members of the 
local authority [B. T. R. (1890), R. iv.]. 

The above provisions hold good whether application for a 
license is made by a local authority, company or person. No 
local authority, however, can apply except in pursuance of a 
resolution to be passed at a special meeting—which meeting 
must only be held after a month's previous notice to the 
members [45 and 46 V., с. 56, S. 3 (6)]. The fact that 
part of the area in respect of which application is made i8 
outside their district, constitutes no bar to the application of 
the local authority [45 and 46 V., c. 56, ss. 7]. | 

The application must be made in the manner prescribed 
by the Board of Trade Regulations [B.T.R., 1890, Rr. 
viii.—xi. ] 

The conditions which may be inserted in the license ar 
contained in Sec. 8 of the Act of 1882. Its duration, as 
we have already seen, is limited to seven years, but 1t may 
be extended for a further period by the Board of Trade 
[45 and 46 V., c. 56, S. 3, ss. 2]. | 

The foregoing provisions relating the grant of a license 
also apply to the application for a provisional order [45 and 
46 V., с. 56, Sec. 4]. lt is provided by Sec. 4 that the 
Board of Trade may from time to time by provisional order 
authorise any local authority, company, or person to gupply 
electricity for any public or private purposes within any area 
without requiring the consents which are necessary in the 
case of a license. A modification of this enactment was 
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introduced by Sec. 1 of the Act of 1888 [51 and 52 V., 
c. 12]. which provides that no provisional order shall be 
granted except with the consent of the local authority. unless 
the Board of Trade in any case in which the consent of such 
local authority is refused are of opinion that, having regard 
to all the circumstances of the case, such consent ought to be 
dispensed with ; and in such case they are to make a special 
report, stating the grounds upon which they have dispensed 
with such consent. 

The following table will show the procedure to be followed 
in order to obtain a provisional order :— 

(a) If the local authority are undertakers, the application 
must be the result of a resolution passed at a special meeting 
convened by notice to the members [45 and 46 V,c. 56, 
Sec. 3, 88. 6]. 

(b) On or before the first of July, promoters must give 
notice in such manner as the Board of Trade may direct or 
approve to the local authority or local authorities in the 
district of their intention to apply for a provisional order, or 
of the fact that a provisional order has been applied for 
[45 and 46 V., c. 56, Sec. 4, вв. 1]. This provision does 
not 'apply to a local authority unless they seek to supply 
part of a district other than their own [45 and 46 V., c. 56, 
Sec. 3, ss.. 7]. 

(c) On or before the first of November, promoters must 
give notice of their intention to apply for a provisional order 
to every rival supply company or undertaking in the dis- 
trict B. T. R., R. V.]. 

(d) During the montbs of Orlober or November, the 
undertakers must give notice by advertisement of the appli- 
cation for, and the objecta of the provisional order [ B. T. R., 
Rr. xiii. xvii.], and а copy of this advertisement must be 
deposited at the Board of Trade, and at tbe offices of the 
company [ B. T. R., R. xvii. (2) ]. ` 

(e) Оп or before December 21st, the promoters must 
lodge a memorial for a provisional order with the Board of 
Trade [R. xvii. (3)]. This memorial must be addressed to 
the Board of Trade signed or sealed by, or on behalf of the 
applicants, and must be headed by a short descriptive title 
R. viii.], and must be accompanied by a draft of the 
provisional order and other documents [Rr. xvii. (3), 
viii., xi. ]. 

(/) The Parliamentary agents or solicitors must be 
prepared to prove compliance with the Electrié Lighting 
Acte, and the rules by Jannary 15th, and all such proofs 
Су be completed оп or before February 29nd. [R. xvii. 
1). 

(9) Date of the Provisional Order.—A provisional order 
is never granted until after the expiration of three months 
from the date of the first publication of the statutory adver- 
tisement [See R. xiii.], nor until opportunity has been given 
to all parties interested to make representations or objections 
to the Board of Trade with reference to the application 
K. L. A., 1852, S, 3 (5)]. 

(To be continued.) 


NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


NRW PATENTS. 1902 


Compiled iy tor this journal by W. P. Твомрвои ё Co., Elecsrioal. Patent 
o ol W.C., and at Liverpool, to whom all 


inquiries sho 33 


15,118, “Improvements in apparatus for testing the magnetic qualities of 


ete Tax Витівн THomsoNn-Hovston COMPANY, LIMITED., and F. HoLDEN. 


15,119. “An im 2 е 
proved method of providing copper cables, intended for use ав 
electrical conductors, with solid ends.” G. G. M. HanpiNGHAM. (Felten & 


Gu 
5 Carlawerk Actien-Gesellschaft, Germany.) July 7th. 
- "Improvements in wearin i i 
: g apparel for protecting from electric 
currents under high voltages," N. ARTEMIEFF. J uly 7th. (Complete.) 


йш » Improvements in apparatus for electrolytically coating sheet metal 
Germany. jai qq SAN, (“Columbus Electricitits-Gesellschaft m. b. H., 


15 
. орау apparatus for controlling the traffic upon railways,” 


Шәй, ч 
Tk rovementa in and relating to electrical tranformers." W. Р. 
urson, (The Firm of L, & H. Loewenstein, Germany.) July 8th. 


15.245. Improved electro-semaphore." B. Preracn. July 8th. 


15,9971. “А new or improved process for the electric smelting and refining of 
metal and other substances.” С, A. Кылка, July sth. (Complete.) 


15,999. “Improvements in or relating to contact breakers for electrical 
ignition purposes." Я, B. HanpvasTLE, July 9th. 

15,324. “An improved device for enabling low-tension lamps of high 
amperage to he employed on electrical distributing circuits of any voltage. 
J. KLopFENSTEIN. July 9th. 


15,925. “Improvements in apparatus for controlling electric currents, chiefly 
designed for use in lighting the stages of theatres.” Iu. Mornat. July 9th. 


15,345, * Improvements relating to punching apparatus for metal and other 
sheet material." H. H. LAKE. (General Electric Company, United States.) 


July 9th. 


15,346. Improvements in magnetic clutches.” H. H. Lax. 
Electric Company, United States.) July 9th. 


15,9419. “Improvements relating t^ are lamps.“ 
Electric Company, United States.) July 9th. 

15,350, * Improvements in arc lamps.“ W. P. Тномрхох. (C. J. Toerring, 
United States.) July 9th. 

15,373. '"Improvementa in nr relating to the covers of dynamos and electro- 
motors," R. F. Harr. July 10th. 

15,874. “Improvements in dvnamo-suspension gear for nse in connection 
with the electric lighting of railway carriages and the like." R. F. HALL. 
July 10th. 

15.897. “Improvements in telephone receivers." L. MansroN and R. H. 
JoNEs. July 10th. 


15,431. “ Reenlating device for electrical machines driven hy «team motors.“ 
THE Hon. С, A. Parsons. (C. E. I. Brown, Switzerland.) July 10th, 


(General 


Н. H. Take. (General 


15,85. “ Improvemente relating to secondary or storage batteries.” H. H. 
Takk. (Consolidated Batteries Company, United States.) July 10th. 
(Complete.) 

15,451. “Improvements in electrical switches," F. H. Harr and C. HALI. 
July lith. 

15,455. “Improvements in electrical switches." F. H. HarL and C. Hatt. 
July llth. 

15,458. “Improvements in brush-eear for dvnamos and electro-motors.” 
Тнк ELECTRIC AND ORDNANCE ACCESSORIES CoMPANY, LIM, and R. F. Hatt. 
July llth. 

15,454. “Improved means of monntine or carrying the brushes of electrical 
witches, dynamos, motors, and the like.“ A. H. HickrEy.. July Ith. 

15,463. “Improved electric pendant.“ C. T. A. Hkssuaw.. July lith. 

15.488. “Improvements in controlling devices for electric motors apniicable 
for elevator and like work." Оті ErrvaTon CoMrANY, III. p. (Otis Elevator 
Company, Incorporated, United States.) July lith. 


ABSTRACTS OP PUBLISHED SPECIFICATIONS. 


Copies of any of these Specifications may be obtained of Messre. W. P, Thompeon 
ead Co., 892, High Holborn, W. O., and at Liverpool, price, post tree, 9d. 
(in stamps), ' 


1908. 


8.676. ''The meuutacture of an improved material for insulating electrical coa- 
ductors. water-proofing fabrics, and for other purposes." F. Greemiag. Dated 
May Э, 1900. Relates to a material or composition applicable for ure as an 
оше insulating composition, water-proofing composition, paint, varnish. 2 
claims. 


8.684. ''An improved system of electric traction by surface contact.” G. 

M. T. Follce and A. Parbonl. Dated May 9th, 1900. Relates to electric railways 
and tramways on а road contact system with electro-magnetic switches. The 
core of the magnet which operates the switch, works inside three coils of which 
the first receives a shunt current from the collector to lift the core. The second 
coil receives the main current und acts asahold ng up coil, while the third coil 
ís & shunt off this coil to earth or return, and pulls down the core when the 
collector leaves the stud and breaks the circuit thronvh the second coil. The 
third coil has fewer ampere-turns than the second, and is in series with or 
is formed as a resistance. The core carries a spring arm with carbon blocks at 
the ends to bridze the two sets of carbon contacts in the main and shunt 
circuits, or the core is connected to levers which carry bridge pieces dipping 
into two pairs of mercury cup. The coils are iron cased and iron ended, and are 
attached to the cover of the switch box, which is fitted with a water-tight joint 
and a renewable insulated contact stud, and the connection with the feeder is 
made by a spring carried plate on the lower end of the switch, ‘The stud may 
be separate from the switch box. The ends of the collector may be insulated 
from the centre and connected to it through resistances, and at starting a small 
battery supplies the inital current. 6 claims. 


8,680. “improved ante battery." A. Martia and C. N А 
9th, 1900. Relates ursi fluid batteries of the zinc 5 1 5 
electrode is made up of two plates of well amalgamated zinc, which are VAr- 
nished on the sides furthest away from the carbon electrode, and are vranulated 
on the other side, the granulation bring preferably effected һу casting zinc 
on to the surfaces of the plates. The carbon electrode is provided with a 
rourhened surface, and is pierced with a number of holes, The liquid in con- 
tact with the zinc is dilute bydrochloric acid, to which ia added chloride of 
calcium or of sodium, or beth. The liquid in contact with the carbon 15 nitric 
acid, to which are added solid portions of potassium chlorate and sodium nitrate 
which have been melted in their own water of crystallisation. A small quantit ; 
of an alkaline permanyanate is also added. 4 claims. и 


8,078. ''improvemente ia er ing to electrical signaling apparatus." 
Atoock. Dated May 10th, 1900. Relates to pects apparatus of the kind 
described in Specifications, Nos. 931 and 141,224, 4. p. 1990 for transmitting 
orders, signals, &., the transmitter and receiver being connected bt three line 
wires, and the indicator of the receiver being caused to rotate by an arrange- 
ment of electro-magnets, the magnetic tield of which turns or rotates in 
accordance with the movements of the transmitter. 12 claims. 


8,882. "improvements in apparatus for measurieg electrical resistances. and 
intended for the electrical resistance e ғай joints In the tracks of 
eleotiic ratiways ” R. И. Conant. Dated May 10th, 1900. Low resistances are 
compared by a portable apparatus for balancing the resistance of a rail joint 
against that of a variable length of solid rail, through which current is passing, 
and with which connections are made by three metal points on wooden handles. 
ооа to correct by a bridge, the specification must be made to diagram, 
claims. 
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8,779. ''improvemeats ia electric switches and fuses.” J. Wutteber, A. Lea, D. J. 
Evens, and E. P. Toller (Exeontors of C. H. Warren), Dated May 12th, 1900. Relates 
to switches, cnt-outs, Xc. "The sliding bar or tube is adapted to bridge the 
fixed contacts, the former serving as a Huide frame, and is operated by a bandle 
fitted in rollers working in slots in a sleeve which is fitted with a spring to give 


a quick break. A fuse wire connects the terminal with the contact or guide 
frame. 1 claim. 


8,780. “improvements In dynamo-electrie machines." Е. Browa. Dated May 


12th, 1900. Dynamo-electric machines. For the purpose of seenring a 
fixed line of commutation, and thus preventing sparking, the field poles are 
slotted not only in a direction parallel to the lines of force, but also in g 
direotion at right angles thereto. In the case of a dynamo, a slot is made in 
the back of the pole. In the case of a motor, the direction of rotation of which 
has to be reversed, both parts of the divided pole are slotted. 1 claim. 


8,827. “ improvements ia er connected with electrical batteries.” H. W. Butler. 
Dated May 12th, 1900. Relates to batteries in which the active electrolyte and 
the depolariser are employed in the form of paste or semi-liquid, and bas for 
its object to increase the output or capacity of these batteries, and prevent 
their deterioration when not in use. This is effected by introducing into the 
nm & porous material such as hemp, cotton or asbestos. This material may 
зе applied in the form of vertical wicks, inserted at or near the junction of the 
depolarising mixture with the active electrolyte mixture, and they may be 
placed into small grooves in the edges of the carbon plate. 2 claims. 


8,828. ‘improved safety lock witb electrical door opening dovice.” J. Skopec 
aad М. M. Stockerau. Dated May 12th, 1900. ‘The locks Tuve a rotating bolt 
which engages a sliding bolt or pivotted latch on the leaf or door of the jamb and 
is released so that it may turn by exciting an electro-macet to attract its armature 
or by forcing the armature towards the magnet by turning the double locking 
holt beyond its unlocked position by means of a key. The lock is provided with 
an electrie contact maker, which operates an indicator when tlie door is opened 
fraudulently. The bolt is prevented from turning by the lever which bears 
against a flat on its stem and the lever is held by a lever, which in turn is held 
by a projection on the armature. 5 claims. 


8,866. “improvements in olectrical derer apparatus." Р. Н. Newton. 
(u. б. Corleton.) Dated May 1400, 10, Orderoralarm apparatus. A transmitter 
adapted for use as an order teleyraph for hotels, Хе. On the supporting plates 
are mounted two insulated plates formed with suitable series of contact 
terminals which are arranged to be brusbed by the contacts ona revoluble 
carrier. In the front plate are formed three series of perforations, 23 claims. 


8,880. ‘improvements relating to means for recording the number and daration 
of tetephonic conversations." H. Eichwede. Dated May lith, 1900. Relates to 


apparatus for registering the nur ber and duration of telephonic conversations, 
and cannot well he described without reference to à diagram. 3 claims. 


8,894. "improvements ia electrio smelting furnaces.” H. Koller. Dated May 
14th, 1900. Large furnaces for making carbice, or for other purposes are pro- 
vided with insolated carbon blocks in series between the main electrodes, 
action occuring in cach of the spaces so formed. In a horizontally arranged 
furnace, the carbon blocks are supported at their middle parts by fireproof 
blocks, other carbon blocks may be placed on the bottom of the furnace, below 
the active spaces, and may have hollow tops to collect the fused product. ‘To 
regulate the current, and intermediate carbon may be supparted so that it 
can be lowered between the stationary as these are consumed. 10claims. 


8,946. ** improvements In or HUM to electric motors, particularly applicable 
fer propelling boats." Н. J. Sonit, (Т. B. Match.) Dated May loth, 1900. Relates 
to electric motors specially constructed for working under water, and 
particularly applicable for driving screw propellers. 6 claims. 


9,006. ‘‘Improvements in spacing ribs or blocke for armature oores." J. А. 
Foshag. Dated May 15th, 1900. laminated armature cores are provided with 
spacing ribs or blocks. Fach rib consists of a narrow strip of plate metal 
having lugs projecting laterally from one edge, by means of which it is secured 
to the outer lamina of a bundle. The strip may be notched or cut away at the 
base of each lug and the extremity of each of the lugs, so that after rivetting a 
plane surface is formed. The ribs are preferably corrugated. 3 claims. 


0,033. “improvements In strap colis for electrical machines." J. P. Mallet. 
Dated May 16tb, 1900. Relates to strap coils for generators, motors, transformers, 
and like electrical machines, the object being to provide a coil to serve as n wire- 
wound coil, and to be readily applied to the core. A single-strap coil with two com- 
mutator leads is described. Each turn is formed with two parallel parts, and 
portions curved and bent edgewise. Starting with the first convolution from the 
Jeads, the first half is on the outside of the coll, receives & balt twist at the bend, 

roceeds with the second half on the inside of the coil, and receives another 
halt twist at the commutator end, after which the first half of the second 
convolution is formed inside the one part, and so on, The span of each 
convolution is thus the same throughout. After the coil is bent, it is opened tor 
the insertion of insulating tape between the parts, and before apy lication to 
the core the parts are wound round and between. 2 claims. 


9,086 ‘‘improvements la eleotrio brakes for electric railway vohicles." F.C. 
Nowell, Dated May 16th. 1900. Relates to electric locomotives and motor 
vehicies. A single braking switch operated from either end of the vehicle. 
cuts off the current supply from the trol'ev, and ccuples up the motors which 
then run as generators on & circuit including the magnetic brake device and the 
driver's running controllers and reversing switches respective of their position at 
the time. ‘The controllers in connection with the ordinary resistances can then 
be used to control the action of the brake when its switch ів in the on position, 
when itis inthe off position, the ordinary serics parallel control is obtained. 
The brake switch is held off by a spring, and is pulled on by slotted rods and 
levers which can be held by the pawls, the action at the ends of the vebicle 
being independent. 3 claims. 


10,367. “ —— in or relating teeisctrical apparatus for surgical and other 

ee.” J.J. Hynes sad P. M. Rendall. Dated June 6th, 1900. Relates to 

electrical apparatus for surgical, dental and other purposes. 'The application 
to an incancescent lamp is described. 6 claims. 


10,361, “An improved flexible conductor, from any point of whioh curreat may 
pe taken.” J. А. Halford. Dated June 6th, 1900. Flexible conductors. are con- 
structed for the attachment of lamps as described in Specification No. 18,414, 
A.D. 1899, by means of spikes a: d clips. 1claim. 


1 vements in caps for glow lamps." J. А. Halford. Dated June 
6b. 1900. The ap ol а lamp все Lich & shoulder or bead, against which 
tbe fingers may press when inserting the lamp in its holder. The invention is 
applied especially to lamps having connecting spikes, de scribed in Specitication 
No. 18,414, A. D. 1899. 1 claim. 


. “imprevements In construction of plates for accumulators or secondary 
Ы disoharging heavy curents.” J. Qarsseine. Dated June fth, 1900. 
Plates or electrodes, particularly adapted for motor road vchicles, tramcars, and 
the like, are made in the form of narrow boxes, which enclose the active 
material. Each box is made by doubling on itself a perforated sheet of lead, 
in which deep folds or ribs Pave been made, and the box ів com} leted hy 
narrow perforated side pieces and an unperforated top p ece. Pins serve to 
retain the box in shape. A battery may be made up of these boxes, separated 
from each other either ty ebonite combs or by corrugated sheets of ebonite. 
Litharge is placed in each box, and in forming the tlectrodes they are pro- 
tected by two porous plates, ard immersed in an acidulated electrolytic bath 
containing poritive anodes of pure lead. When the oxide has been reduced to 
metallic lead, the positive anodes are replaced by previously reduced boxes, 
which bave been kept in pure water. 6 claims. 


10,426. ‘‘Electrie safety appliances fer lifts." F. Garside, W. Carter 
Hydraulic Englaceriag Company. Dated June Tth, 1900, А passenger or рм 
lift, operated by a hand-rope, carries an electrically-controlled rope-grip by 
which the lift is stopped at any desired floor. A number of parallel electrical 
conducting positive parallel strips and a negative strip are arranged on the wall 
ofthe lift shaft. A movable brush carried by the cage is adjusted so as to move 
in contact with the strip corresponding to the floor at which it is desired to 
stop and having opposite that floor an insulated part to break the circuit, A 
fixed brush slices in contact with the conductor. 5 claims. 


10,437. “Improvements lu or relating to electrodes for batteries." A. Meokearie. 
Dated June Tth, 1900, Electrodes'are made of a helical coil packed with active 
material, and placed in & perforated or slotted tube. A пире: of these tubes 
are connected to a common conducting bar to form а plate. 8claims, 


10,602. Improvements la telephone systems.” Georg Ritter. Dated June 
ath, 1900. Relates to improvements in the systems described in Specification 
No. 29.665, a.D. 1997, and cannot be well described without reference to 
a drawing. 6 claims. 


10,611. “improvements in the manutacture of negative, er lead plates, or 
elements for secondary batteries er electrical accumulators.” Electrical Power 
Storage Company, Н. W. Butler, and J. H. May. Dated June 8th, 1900. Negative 
or spongy le plates are made by subjecting a paste of lead oxide and 
powdered carbon, or other organic substance, capable of being decomposed 
and oxidised by the action of an electric current, applied to a grid or support, 
to the action of an clectric current while immersed in dilute sulphuric acid or 
other forming solution. The current is first applied when the plate is attached 
to the positive pole of the source of electricity, һо as to remove the carbon 
by oxidation, and then the current is passed through the plate in the reverse 


direction, so &s to reduce to spongy lead the porous mass thus produced. 
1 claim, 


10,642. ‘improvements in and connected with olestric couplings.” H. Oppee- 
heimer. (Actiengeselisohatt Mix & Genest, Bertin.) Dated June 9th, 1900. Relates 
to wall plugs, ceiling roses, &c., fitted with fuses. The parts are so arranged 
that only apparatus adapted for the fuse can be connected up. 8 claims. 


10,643. “Arrangement for anise we of the tuse ої electric em- n. 
Н. Oppenholmer. (Actlongesellschatt Mix 2 Genest, Berila.) Dated June 9th, 1900. 
The length of the fusing part of a fuse wire is limited by sliding в glass tube or 
casing over the wire, 1 claim. 


10,644. “Improvements in and conneeted with quick-breek switohes." Н. 
Oppenbolmer. (Actiongeseliechaft Mix 2 Genest, Bertin.) Dated June 9th, 1900. 
A quick-break switch is fitted with a notched spring or equivalent means for 


holding the handle in two or more positions, and for reducing wear and tear. 
1 claim, 


10,646. ‘improvement ia aud connected with switohes or keys fer elestric lamp- 
holders.” Н. Opponheimer. (Action, esolisobaft Mix & Genest, Berlin.) Dated 
June 9th, 1900. A four-fold break is obtained in the switches or keys of lamp- 
holders by the following arrangement. A drum is fitted with two conducting 
plates, and on it iub four springs. 1 claim, 


10.580. “Improvements in electric furnaces of great power.” 0. Imray. 
IF. Morani, Italy.) Dated June th, 1900. In a large furnace the electric con- 
nections with the electrodes are made by water-cooled metal boxes; the 
movable electredes are held by screw yokes, also water cooled. When several 
adjncent electrodes are supplied with alternating currents by independent 
conductors, these are placed at right angles to one another, or in line, where 
they leave the group of electrodes, to avoid induction between them. The 
liquid product of the furnace is discharged through a slit formed by & water- 
cooled inetal casing upon a cooled metal plate. 3 claims, 


10,606. “Improvements in electrical fuse boxes. A. D. Smith. Dated June 
llth, 1900. Relates to a fuse box for use in distributing to a number of con- 
suiners from one set of service cables. 1 claim. 


10,612. ‘ Ipprovements in аго saa F. W. Martia, F. Stewart, J. M. Brown 
and N. G. Bogg. Dated June llth, 1900. А clutch-clamp with enclosed arc is 
constructed as described. 9 claims. 


10,637. ''improvemente In er connected with variable resistance bexos.” А.Н. 
Mayes. Dated June 111, 1900. Pulvernlent resistant material is contained 
between conducting plates fixed in a non-conducting box under non-conducting 
pressure plates. 4 claims. 


10,638. “improvements ia or appertaining te devices fer starting eleetrie 
motors.” W. Р. Thompron. (Fraser Electric Elevater Company, U.S.A.) Usted June 
llth, 190. Relates to means for starting electric motors, particularly those on 
elevators and street cars. The current is switched on through resistances which 
are automatically cut out one by one, 14 claims. 


10,639. ‘Improvements in er appertaining to elestrie controllers." М. Р. 
Thompson & Co. (Fraser Electrio Elevater Company, 0-8.А.) Dated June 11th, 
1900. Relates to a form of controller having one operating lever, and 80 
arranged that the main switch can only be opened or closed when the lever is 
in а certain position, 22 claims. 


10,688. “Improvements in telephonic firo alarms and ether similar call systems." 
L. do L. Мейе and A. C. Brown. Dated June 12th, 1900. Relates to order or 
alarm apparatus for fire and police use of the type described in Specification 
No. 3,618, A. b. I, is arranged with telephones for enabling conversations to 


carried on between the various outposts and the central office. 6 claims. 


10,703. “Improvements la ths manufacture of filaments for electric insandessenee 
lamps." V. Thomas. Dated June 12th, 1900. Incandescent lamps. — Filaments 
are made of graphite or carbon containing alumina, by dissolving nitro-cellulose 
in glacial acetic acid, adding an aqueous solution of pure aluminium acetete or 
nitrate, and forcing the mixture through asmall orifice into distilled water; the 
thread is immersed in ammonium hydrosulphide for about 48 bours, wound on 
a plumbago former, and heated in a closed vessel to carbonise it. The mixture 
may contain 16 per cent. of nitro cel ulose and 2 to 5 per cent. of aluminium 
acetate. 3 claims. 


10.711. * improvements lo, and rolating to, electric Ning apparatus for rall 
ways and the tie.” A. de Fluppi. ety June 12th, 1900. Relates to electrical 
apparatus for signalling the prerence of a train on the line, to the two пао 
between which it is situated, and to апу other train which may inadvertenty 
enter the saine section in the opposite direction. Provision may also be made 
for automatically stopping two trains so approaching each other. 1 claim. 


10,751. ''improvements in electrical generators and motors." W. № "n 
Dated June 13th, 1900. Relates to a means for preventing distortion ud. 
field in dynamo-electric machines. For this purpose each pole core, P er 
ably laminated, is formed with three equally-spaced slots through it, ie 
wedge-shaped extension on each side of its inner face. The extensions on 
two sides are preferably formed by alternate lamina. А dicclaiming referen 
is made to Specification No. 18,273, A.D. 1896, 1 claim. 


ted 
10,808. ‘Improvements relating to electric aro lampe." H. A. Сововтав. Da 
J une 14th, 1900. Arc lamps. CR опа are provided with central or other 3 
of about one-eighth their sectional area of hydraulic lime, ог а mirus каң 
parts of lime with one of silicate of alumina; the lime may be replaced ie 
bonate or sulphate of lime, or other mixtures of refractory and fluxing m& ind 
may be used. Such cores are consumed at the same rate as the ag rm : 
give increased light for photographic printing and general purposes. 
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THE SCANDAL WHICH EVERYBODY 
ADMITS. 


Tun Urban District Council of Tonbridge offer a prize for 
competition by electrical engineers, the result of which will be 
awaited with interest. They require the services of a fully 
qualified electrical engineer, who must bave bad experience 
with the low pressure three-wire direct-current system, high- 
speed engines, accumulators, and triple-concentric cables. 
He will be under the direction of the Electric Lighting 
Committee of the Electricity Supply Undertaking, and the 
administrative departments connected therewith, a body of 
gentlemen who do not claim any special knowledge of the 
highly technical business they assume to direct. 

Of course, he must thoroughly understand how to run the 
station successfully, and this necessarily involves a sound 
knowledge of both mechanical and electrical engincering. 

As competitors are required to send in copies of three 
recent testimonials, thorough efficiency is evidently de- 
manded, involving theoretical and practical training and 
experience during some years in the school, manufactory, 
and electric supply works. 

Thus equipped at the cost of а good round suin in school 
fees and premiums, besides devoting his youthful energies to 
study and service, he is fitted for the prize, viz., the 
position of electrical engineer to the Urban District Council 
of Tonbridge / the munificent salary of £150 per annum, 
or very nearly £3 per week, of course without board and 
lodging, and minus the provision of a uniform gratis, which a 
middle-class family provides annually for its footman. 

What a splendid prospect for the young engineer after his 
long period of study and practice ! Who can wonder if he prefer 
becoming a consulting engineer, with less responsibility and 
more pay !— Five per cent. on the capital expenditure in- 
curred in constructing works, the success of which depends 
npon his constant care and skill, for which he is to receive 
83. 64d. per day. 

But he is to be allowed to take one pupil, who, in 
exchange for being trained for obtaining a similar prize in 
the distant future, will be expected to pay in premium some 
little addition to his mentor's income. 

If Lieut.-Colonel Crompton be right in his belief that a 
very large number of junior and ill-educated men blossom 
into consulting engineers, and *do" a large number of 
towns, from what class are the skilled men to be drawn who 
will accept such remuneration for undertaking the supremely 
important duties of electrical engineer in charge of muni- 
cipal supply works, with the exceptional difficultics attach- 
ing to the direction of their work by a Committee ignorant 
of the business ? 

The action of the Tonbridge local authority is eminently 
calculated to secure the unfit, with the result that the young 
borough electrical engineer, even if successful in supplying 
electricity without any rerious mishap, will soon yearn for 
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the better paid position of & consulting engineer, whose first 


job will realise for him in his 5 per cent. commission as much 


as he would earn in working a station for many years. 
Thus he has no permanent attachment to his position, and 


must always be ready to give it up for any addition to his 


“ screw.” 


The survival of the unfit and the creation of an inferior 
class of consulting electrical engineers is a phase of muni- 
cipal trading, the ignorant employers being unable to 
discriminate in the selection of the men upon whose 
successful working everything depends. In selecting their 
engineers upon economical principles, their ideas are limited 
to the rate of wages. It will, no doubt, be very difficult to 
make the municipal undertaking at Tonbridge pay its way, 
but no worse economy could be practised than under-paying 
the man responsible for making it financial success, or, in 
any case, for reducing the loss as much as possible. 

Lieut.-Col. Crompton has displeased some people by his 
fearless statements, but his frankners and honesty of purpose 
really entitle him to the gratitude of all who wish well to the 
industry. 

Where is another chance for the class of consulting 
engineers indicated by the gallant Colonel. in a paragraph in 
the Edmonton Guardian of last week. A correspondent 
gives a copy of a recommendation by a Committee of the 
Urban District Council, that /hree electrical engineers ehall 
be consulted when the electric lighting order obtained in 
the present session is being dealt with. 

When the combined scheme of the five local authorities, 
of which Edmonton was one, was being promoted in 1901, 
Mr. Robert Hammond was called in to check the recom- 


, mendations of Mr. Hawtayne, and they became the joint 


consulting engineers ; but the Edmonton Councillors appear 
to have determined upon going one better, and, to make 
assurance trebly sure, would appoint //ree—to whom, we 
suggest, might be added an umpire, to decide in case they 
should each advise a different system. 

Meanwhile, surely the truth must be dawning upon these 
representatives of the ratepayers, that they are groping in 
the dark in undertaking a speculative business for which 
there is absolutely no sound reason, and which experience 


has amply proved will, in all probability, result in heavy 
demands upon the rates. 

According to the report referred to, the committee advise 
an alternative course, by applying to a company able to 
supply all that the district requires, without risk to the rate- 
payers, and upon better terms than it is possible for an 
isolated municipal undertaking to accomplish ; in this recom- 
mendation there is the dawn of reason and sound sense, 
which it is to be hoped will ultimately prevail. 


ж] 


WE have read a good deal of late about 
the industrial boom that we are to expect 
in South Africa, and cannot help feeling that in tbis con- 
nection there are some at work who design to trumpet forth 
the alleged backwardners of this country until their blastings 
produce something approaching a scare. Fancy figures are 
published about enormous contracts which bave been placed 
in America for electrical machinery for use in Scuth Africa. 
How often are these figures set a-winging by Americans 


South Africa. 


— with whom the wish is father to the thought? Have they 


any foundation in fact? German manufacturers are alto 
said to be ready to pounce—indeed, have already pounced 
but while we admit the fact, we give a knowing look 
over our glasses and sympathise with there who have hed 
perforce to live 80 long upon their losses, and have been 


dumping their products anywhere and, everywhere at any 
price they can get, just to keep the works a-going. Contracts 
will go to Germany, and contracts will go to America, for 
electrical and general engineering development in South 
Africa, for there are American and German engineers in 
poritions of authority: but contracts for millions and 
millions of pounds’ worth of stuff will come to this country, 
and yet millions more will come here instead of to others if 
we are able to take the orders. But on what terms shall we 
take the business that is going? In exceptional cases it 
may pay in the long run for our firms to incur a loss at first 
in order that they may become known— pay their footing, во 
to speak ; but heaven forbid that when there is so much to 
do, and so much more coming—we refer to electric power 
and traction progress even within our own tight little 
islands—we should be guilty of trading recklessly, and repeat 
the blunders that have been made by German manufacturers, 
We are advocates of the go-ahead spirit and of up-to-date 
enterprise ; but we are also advocates of the exercise of just 
a little of that caution which has become one of our national 
characteristics, and seems to be so eadly lacking on the part 
of some of our foreign rivals. May we be pardoned for 
suggesting that at the present moment there is a too evident 
disposition to regard South Africa as a dumping ground for 
ne'er-do-well& a sort of labour rubbish heap; it should 
be nothing of the sort. We are not going to“ develop” a 
Madagascar, but a British territory. The British electrical 
engineering industry must be ably represented by men who 
know their business. Mr. Cbamberlain’s view on the 
question of trade rivalry is that the British manufacturer 
will win if he will only make adequate effort and tbrow 
himself into the battle in an enterprising way. The Secretary 
for the Colonies stems to favour this view at the expense of 
preferential treatment, ard our past commercial history 
might te cited in justification. Our own belief is that the 


British electrica] manufacturer is pretty well alive to the 


necessities of the situation. 


Mr. Ivan LzviwsTEIN'S presidential 
address to the annual meeting of the 
Society of Chemical Industry in Liverpool 
took for its subject “ Education and Legislation—their 
Influence on Trade and Industry. Mr. Levinstein began 
by regretting that we had already lost our premier 
position as the manufacturing country of the world to 


Education, Legislation, 
and Commerce. 


the United States, and by stating that we must now fight 


Germany for the second place. But if Germany is a larger 
country than the United Kingdom and contains a larger 
industrial population, and if the seme remarks apply with 
far greater force to the States, if, too, we have worked our 
deposits of coal, iron, &c., for so many years that they are 


bécoming more expensive than of yore, whereas the similar 
raw materials in Germany and North America are 


comparatively untouched, surely it is patriotism run 


mad to expect us to retain our superiority over the 
younger nations. Mr. Levinstein assigns eight reasons 
for Germany's advance in industry and commerce :— 
(1) Superior economy and attention to detail; (2) 
possession of more skilled brains ; (3) & close alliance 
between legislation and science on the one hand and trade 
on the other ; (4) a national system of railways and canals, 
with far cheaper freight, charges ; (5) cheaper ekilled labour 
working for longer hours; (6) a large supply of unekilled 
labourers trained to habits of punctuality and discipline by 
military service; (7) protective tariffs; (8) better patent 
laws. Of these perhaps (1) cuts both ways: German goods 
are sometimes made too cheaply to be economical; (2 
should read “employment ”—we have the brains, if our 
manufacturers would only utilise them ; (3), (4) and (5) are 
absolutely true, especially the two last; (6) is equally true, 
and undoubtedly serves to make many employers believe 
in conscription, and exalt the methods of the sergeant over 
those of the board school teacher; (7) and (8) are perhaps 
more polemical ; but the first is matter for the staterman to 
consider, while the second is obscure, for, if it is certain that 
our patentisystem has manifold defects, it is no less certain 
that the German method is far from perfect. 
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SOME SUGGESTIONS WITH REGARD TO 
ELECTRIC MOTOR INSTALLATIONS. 


Bx ALFRED H. MAYES. 


Ir is much to be regretted that, in so many instances, want 
of method and attention to detail on the part of those 
responsible for the design and erection of electric motor 
installations, should—as is so frequently the case—-ulti- 
mately prove the cause of trouble and dissatisfaction to the 
The principal causes of stoppage and annoyance could 
generally be avoided by the exercise of a little forethought, 
and the writer proposes, as far as the limit of a short article 
will permit, to point out some of the most prolific sources 
of difficulty, and to make a few suggestions, the value of 
which he has proved from practical experience under varying 


oonditions. 
SELECTION OF THE Moror. 


Direct current motors, carefully and thoroughly well 
constructed, are now obtainable from our leading makers, 
and, with reasonable care during use, and when selected 
with due regard to the circumstances of the case and the 
nature of the work to be performed, are seldom the cause of 
trouble—in fact, they may fairly be classed as the most simple 
and satisfactory of machines. 

In many cases the partially protected or ventilated type 
of motor could have been safely and successfully employed 
in place of the totally enclosed motor used, and with an 
increase in efficiency of something like 20 per cent. on account 
of the lower running temperature ensured by the ventilated 
shell. 

The writer has seen many excellently designed motors of 
this class, the ventilating ducts being so placed that it 
would be practically impossible for any rubbish or other 
detrimental matter to find its way into the interior and so 
cause injury. Excellent results are obtained by the use 
of liberally designed ventilating spaces, covered with wire 
gauze, such an arrangement keeping out all but the finest 
particles of matter, whilst efficiently ventilating the armature 
and field coils. 

A point of the greatest importance in every type of motor 
is that the commutator and brushes shall be readily 
accessible, and the commutator box should therefore be pro- 
vided with large doors fitted with clear mica windows, in 
order that sparking under the brushes may be detected 
immediately it occurs. Mica will be found altogether 
superior to glass for this purpose, on account of the great 
chance of breakage when the latter is used, 

There is, of course, always a possibility of the brushes 
working loose and becoming displaced in even the best of 
Motors, such a mishap setting up destructive sparking ; 
this may continue for a considerable period without detec- 
tion in cases where no view is obtainable of the commutator, 
and much damage may have ensned before the trouble is 
remedied. 

There are frequently cases in which it is essential that the 
shell of the motor shall be both dust and air-tight, and 
first-class motors of this type are readily obtainable when 
arith 

otors of the completely open t , 80 often left unpro- 
tected, should be provided with i sheet-iron E 
lined with asbestos millboard and suitably ventilated, care 

g taken that the ventilating holes are pierced high up in 

е aides of the box or cover, and never at the top, as other- 
Wise „undesirable articles, such as screws, nails, &c., will 
оташу find their way into the interior, and may easily be 
lt ia ep | serious injury and breakdown to the motor. 

„ 1 pan to make the top of the iron cover in 
motor Id, completely removable, in order that the 

may be Inspected with facility at any time. 
ш 85 the machinery is belt-driven, it is of the highest 

885 that the motor should be provided with slide rails, 

extra cost of which will be amply repaid by the 


ende with which th : "iis 
adjusted at all time = tension of the driving belt can be 


SELECTION OF THE ACCESSORIES, 


It is, however, the accessories, such as the starting switch, 
main switch and fuses required by every motor, that are 
most frequently the cause of trouble and breakdown, and it 
is in the selection and arrangement of these that care and 
forethought are so frequently wanting. | 

By many contractors, that all-important item, the starting 
switch, is selected without the slightest regard to the nature 
of the work to be performed by the motor, price being, in 
all probability, the chief factor governing the choice. 

In large printing works the writer has seen starting 
switches in operation, the design aud capacity of which were 
only suitable for the lightest and most intermittent duty, 
whereas they were called upon to perform heavy and con- 
tinuous work for which an apparatus capable of controlling 
the speed of the motor was really required. The result, as 
may be imagined, was a continual series of breakdowns and 
stoppages, with the usual accompaniment of loss and annoy- 
ance. 

It is a matter for regret that starting switches of the 
cheapest and most flimsy construction should be so largely 
employcd in conjunction with carefully constructed and high 
class motors, such as are now being produced by our well- 
known manufacturers. Bearing in mind the important 
nature of the work this accessory has to perform, it is 
indeed ill-advised economy to purchase the cheapest article 
obtainable, as the use of such frequently leads to serious 
damage to the motor it is supposed to protect, and 
results in a bill for repairs, the amount of which 
would have purchased half a dozen reliable starting 
switches. 

In selecting a starting rheostat for a motor of any given 
H.P. and voltage, the contractor should specify that the 
current passing with the switch arm on the first contact 
shall not exceed the full load current required by the motor, 
there being many cheap rheostats in the market, the total 
resistance of which is so low, that a current considerably 
in excess of full load passes on first closing the circuit, the 
result being that the motor and machinery driven are sub- 
jected to a severe and sudden strain, due to the too rapid 
acceleration of the motor armature. 

In the case of motors taking a current of over 50 amperes, 
the resistance should be so designed, that a current not 
exceeding that value shall pass with the arm on the first 
contact, and also that the rise of current between succeeding 
contacts shall not exceed that figure. 

It may be urged that in some cases the nature of the 
starting load is such that the motor requires a current in 
excess of full load in order to start, but this does not place 
any difficulty in the way of adhering to the above figures, 
inasmuch as a properly designed resistance will permit of the 
current, reaching the required value by degrees. 

That the evil arising from heavy rushes of current when 
closing the motor circuit is a serious one in several respects, 
is shown by the fact that many supply companies are paying 
close attention to the matter, and are limiting the rise of 
current allowed with the arm on the first contact of the 
switch and also the rise between succeeding contacts. 
The principal reason for this limitation, from the supply 
company’s point of view, is the fact that complaints have 
constantly been made by consumers of fluctuation in their 
lights, and investigation has generally proved this trouble to 
be caused by the defective starting resistances used in con- 
nection with motors supplied with current from the lighting 
mains. 

It is also of the highest importance that the carrying 
capacity of the resistance should be ample; otherwise the 
result will be that the rheostat will over-heat and soon be 
destroyed, causing an often costly stoppage of the machinery 
whilst repairs are being effected. 

Under no circumstances should a starting switch be used 
unless provided with automatic release for no Voltage ; that 
18 to say, the construction must be such that the contact arm 
automatically returns to the off contact immediately the 
main switch is opened, or in case of the current failing from 
any other cause. 

If not so constructed, there is, of course, a serious danger 
of the contact arm being left in such a position that all 
resistance is cut out of the armature circuit, and the next 
time the main switch is closed a terrific rush of current will 


172 С IHE ELECTRICAL ENVIE W. 


[Vol.51. No. 1,288, Avausr 1, 1902, 


NK ЖИНИ NEN ee сснин 


take place, causing heavy sparking under the brushes, and 
in all probability damaging the commutator, 

In the case of large motors, it is very desirable to provide 
some form of slow starting gear, several types of which are 
obtainable, it being difficult to impress the average user 
with the absolute necessity of moving the contact arm slowly 
from one point to another, in order that the increase in speed 
of the armature, and consequent rise in back E.M.F., may 
compensate for the various sections of resistance cut out, and 
thus keep the starting current normal. 

Switches constructed to deal with considerable currents 
should always be provided with contacts which can be readily 
renewed when damaged by burning, and this should always 
be possible without difliculty or interference with the switch 
itself. 

One of the mistakes most frequently met with, is that of 
placing the fuse in juxtaposition to the starting switch, and 
consequently, if it isof the open type so commonly employed, 
entirely at the mercy of the operator, however inexperienced, 

The fnse may, in the first instance, have been carefully 
selected, and its carrying capacity be such that it would not 
allow a current capable of injuring the armature of the motor 
to be maintained, but should it melt, from an overload or from 
any other cause, it will almost invariably be replaced by a 
larger gauge, or frequently two strands are put in by the 
operator, who probably objects to having his machine 
brought to a standstill. The writer has seen a 30- ampere 
fuse replaced in this way by a piece of metal which would 
have carried some hundreds of amperes. 

For the foregoing reasons, all fuses should be grouped 
together under lock and key, and in the charge of a responsible 
person, each fuse being distinctly numbered, and also the 
motor corresponding with it. 

A supply of standard and tested fuses should always be 
kept on hand, as otherwise makeshift devices of unknown 
and, probably, unlimited capacity are sure to be found 
between the fuse terminals. 

There is a tendency amongst some engineers to avoid the 
use of fuses in motor circuits, and to use instead circuit 
breakers, but can it be said, even by the strongest advocate 


for their use, that the circuit breaker is an absolutely 


reliable safeguard ? 

As in the case of most mechanical contrivances, there is 
always a chance of failure to act, which may arise from 
numerous causes, and sucha failure may mean the partial 
destruction of a costly armature. Where circuit breakers are 
employed the writer strongly advocates the use ol & fuse 
in addition, the capacity of the fuse being about 20 per cent. 
in excess of the current at which the breaker is expected 
to act. A properly selected fuse is an absolute safeguard 
against damage to the motor armature, and bearing in 
mind its cheapness and the small space required, it is 
difficult to justify its omission. 

That some prejudice against the use of fuscs should exist 
is perhaps not at all remarkable, when one remembers the 
extremely crude and unscientific devices which were, and are 
to some extent, still honoured with the name. These usually 
consist of a porcelain base provided with two terminals, 
around which the ends of the fuse wire are looped. 

The result of using such an arrangement is that every 
time the fuse does the work for which it is intended, that is 
to say, melts and breaks the circuit, the momentary flash 
does a certain amount of damage by partially fusing the 
terminals and gradually chipping and cracking the porcelain 
base, and finally the whole affair falls to pieces. 

Needless to say, such crude devices should never be used, 
and there is no excuse for doing so, as scientifically con- 
structed fuses are now readily obtainable at an extremely 
moderate cost, which may be fused on a dead short circuit 
without injury to the terminals or other parts. 

Each motor circuit should be provided with a main switch 
so placed that the current can be entirely cut off from the 
motor when not running. The switch should beof the double- 
pole type, of strong and sound construction, and enclosed in 
an iron case with only the handle projecting. 

The writer wishes here to enter a protest against the 
flimsy toys which are so much in evidence, and designated 
** main switches.” 

As far as can be seen, there is no justification for the 


desperate efforts which some makers exert to restrict the size 
\ 


and general proportions of the parts required. Both brass 
and copper are, of course, expensive materiale, both in the 
raw state and to shape and finish for use, but there are 
undoubtedly many parts of a main switch for which cast- 
iron, preferably enamelled, could be used, copper being used 
for the current-carrying parts and rubbing contacts only. 

This would allow of the whole switch being designed upon 
a more liberal scale, and made capable of carrying a handle 
which a man could get hold of. 

In conclusion, the writer ventures to urge that careful 
attention to the few suggestions given above will frequently 
save much annoyance and considerable expense. 


PROCEDURE ON APPLICATION 
FOR LICENSE OR PROVISIONAL ORDER. 


[BY A LEGAL CORRESPONDENT. ] 


(Concluded from page 167.) 


The Effect of а License or Provisional Order.— Under- 
takers who are duly armed with a license or provisional 
order may, subject to the provisions of the Electric Lighting 
Acts and of the Board of Trade Rules, and the terms of the 
license or provisional order, for the purpose of supplying 
electricity, do all or any of the following things :—Acquire 
such land by agreement, construct such works, acquire such 
licenses for the use of any patented or protected process, 
inventions, machinery, apparatus, methods, materials, or 
other things, enter into such contracts, and generally do all 
such Acts or things as may be necessary or incidental to the 
gupply [45 and 46 V., c. 56, S. 10]. | 

The powers specified in this section are amplified and set 
out in greater detail in the Electrie Lighting (Clauses) Act, 
1899, SS. 7—20, to which reference should be made. 

It remains to consider what rights are conferred upon 
undertakers by this section. In the first place, it seems that 
the amount of land which they may obtain by agreement isquite 
unsettled ; thus it might be convenient for them to obtain 
more land than absolutely necessary in order vo prevent the 
close proximity of their generating station being а nuisance. 

In entering into contracts with the local authority, the 
undertakers must bear in mind the provisions of the Public 
Health Act, 1875, where it is provided that every contract 
made by an urban authority whereof the value or amount 
exceeds £50, “shall specify some pecuniary penalty to be 
fixed in case the terms of the contract are not duly performed. 
It has been decided that this enactment is obligatory and 
not merely directory; and that, if the penalty is nob 
specified, an action on the contract against an urban authority 
cannot be maintained [British Insulated Wire Company b. 
Prescot Urban District Council [1895], 2 Q.B., 463, 538]. 
On the general question of liability under such contracts, 
see also :—Hunt r. Wimbledon Local Board, 4 C.P.D., 48; 
Young v. Leamington Corporation, 8 App. Cas. 517; 
Bournemouth Commissioners v. Watts, 14 C. B. D., 81; 
Melliss v. Shirley Local Board, 16 Q.B.D., 446]. 

Special Provisions when Local Authorities are Themselves 
Under takers. —Where the local authority are undertakers, 8 
clause is usually inserted limiting the amount to be purch 
under the above section to 5 acres [62 and 63 V.,¢. iae 8, 
вв. (1)], and this rule applies where the undertaking eg 
private company or person is transf erred to the local author! T 
The “works”? which the undertakers may effect include 
electric lines and any buildings, machinery, engines, co 
matters, or things, of whatever description, required to es 
electricity and to carry into effect the object of the un 
takers. | те 

Seeing that enabling powers of very wide extent are in 
ferred by this section, it might be thought that шш n 
in carrying out their works, are entitled to interfere T 
public by committing nuisances, &c. The form of 51 9 der 
order, however, always provides that * nothing in this 0 es 
shall exonerate the undertakers from any indictment, acti” 
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or other proceedings for nuisance in the event of any 
nuisance being caused by them " [62 and 63 V.,c. 19, Sched. 
8. 81]. 

yES of Supply.—As has been already pointed out, the 
Board of Trade may grant a license or a provisional order to 
any local authority, company, or person to supply electricity 
within any area. In the case of a local authority, a license 
may be granted authorising them to supply electricity 
within any area, although the same or some part thereof may 
not be included within their own district [45 and 46 V., 
c. 56, S, 3, ss. (7)]. Further, in cases where under- 
takers (not being themselves the local authority) seek a pro- 
visional order enabling them to supply electricity within 
the district of any local authority, they must, in the first 
instance, give notice on or before July 1st in the year of the 
application to that local authority that such provisional 
order has been, or is intended to be, applied for [45 and 46 
V., c. 56, S. 4, вз, (1)], and they must not only give 
notice, but must obtain the consent of the local authority in 
writing [B. T. R., Rr. ii, iii.], unless for some reason the 
Board of Trade see tit to dispense with such consent [51 and 
52 V., c. 12, S. 1]. Where the undertakers have been 
unable to obtain the cousent of the local authority, a request 
from them asking the Board of Trade to dispense with the 
consent must accompany their application. Reasons for the 
request must also be given PB. T. R., R. ii.]. 

It is to be observed that the grant of a license or a 
provisional order does not confer any monopoly upon the 
undertakers. Thus it is provided by Sec. 1 of the Electric 
Lighting Act, 1888, that the grant of authority to any 
undertaker to supply any electricity within any area, whether 
granted by license or by means of a provisional order, shall 
not in any way hinder or restrict the granting of a license or 
provisional order to the local authority, or to any other 
company or person within the same area [51 and 52 V., 
c. 12, Sec, 1]. 

Competing Applications,—The Electric Lighting Acts are 
silent as to any question of priority in the grant of appli- 
cations made by more than one body for provisional orders. 
The Board of Trade, however, acting under their statutory 
power [45 and 46 V., c. 56, Sec. 5] have made a rule that 
When applications for provisional orders authorising the 
supply of electricity within the district of any local authority 
are received by the Board of Trade from such local 
authority, and also from any other authority, company or 
person, the Board of Trade will give a preference to the 
application of the local authority of the district in every 
case where, in the opinion of the Board, no special circum- 
stances exist which render such a preference inexpedient 
LB. T. R. (1890)]. 


THE CYCLONE THEORY OF MAGNETISM. 
By HENRY E. P. COTTRELL, A. M. I. C. E. 


(Concluded from page 1:6.) 


As the motion of the fan continues, the region of peri- 
pheral compression progressively recedes before the udvancing 
centrifugal waves towards the extreme limit of their out- 
ward course, to which the stratum of maximum pressure is 
thus relegated throughout the period during which the 
motion continues, while the region of axial rarefaction 
progressively advances along the surface of the vanes from 
the extremities till the stratum of minimum pressure 
coincides with their advancing edges in the equatorial section 
of the fan. The vortical veins, being differentiated from the 
medium in which they are set up and from each other solel y by 
the circumstance of their spiral vortical motion, necessarily 
шне in the general conditions set up by the stratification 
that medium into spaces of varying pressure. Thevolume 
пш Involved in each spiral vortex remaining constant, 
| ET and velocity of motion of the vortex necessarily 
5 ule the Varying conditions of pressure (i. e., condensa- 
~on and rarefaction) in the medium through which they are 


propagated. Thus, the proper motion of the centrifugal 
veing is an ever retarding motion, being a maximum when 
leaving the rarefied stratum adjacent to the periphery of the 
fan, where the diameter of the vortices and the velocity of 
each particle of the medium involved are also a maximum, 
and a minimum when attaining the region of greatest pres- 
sure at the portion of their course remotest from the 
generator, 

The proper motion of the centripetal veins is con- 
versely an ever-accelerating motion; the diameter of the 
vortices and the velocity of each particle of the medium 
involved being ever-increasing quantities, as the vortical 
veins pass from the strata of greatest condensation to those 
of greatest rarefaction, or from the portion of the space 
most remote from the generator to that nearest thereto. 
The action of the accelerating veins upon an extraneous 
particle (such as a bit of gold leaf, described in the first 
experiment) which should happen to come within the limits 
of the space thus vortically agitated will necessarily be greater 
than that of the retarding veins. This explains the fact tha 
the observed motion of the pieces of gold leaf as described 
in the first experiment is ab inifio invariably towards the 
face. Mr. Weyher, applying this reasoning to the motion 
of celestial bodies in space, suggested that it might very well! 
explain the phenomena of universal attraction or gravitation. 
Space in the neighbourhood of the revolving globes would be 
filled by vortical veins in the ether originating therefrom, 
acting upon obstacles in their path probably aa the square 
of their velocity—the excess of the action of the centripetal 
or accelerating veins over the centrifugal or retarding veins 
being probably equivalent to a push towards the centre of 
motion, varying as the square of the distance therefrom. 

It should be observed that in a vortically agitated space 
where the streams of motion at every point are crossing each 
other from opposite directions, any extraneous body which 
should happen to be introduced therein would forthwith be 
caused to revolve around an axis of its own, and thereupon 
would become the origia or generating centre of vortex 
motion localised around itself. If this extraneous body 
were either plastic or liquid it would also necessarily tend 
to assume a spherical shape as it revolved through space, just 
as à drop of water assumes this shape rolling through the 
atmosphere. If this extraneous body should be already 
endowed with a motion of rotation of its own, the establish- 
ment of a localised centre of vortical motion would be facili- 
tated, as this proper motion would be intensified by repeated 
contacts with the never-ending series of fresh vortical 
streams, each of which would impart thereto some portion of 
the energy it received from the generator which set it 
going. 

It would by no means be too far-fetched to suggest, that the 
invasion of the vast eddies, or backwaters, of space, where 
Dr. See's cold primordial nebule collect, like fogs in the 
calm spaces of the atmosphere, by etheric cyclones originating 
in some existing solar system, might furnish the starting 
point of a new solar system. These etheric cyclones would 
differentiate a varying volume of the invaded nebula bv 
communicating vortical motion thereto, which would 
eventuate in its permanent detachment from the inert 
remainder, and in sending it spinning across Space on its 
appointed revolutionary journey through countless æons of 
time. Returning, however, to our hypothetical enclosed 
space, it is evident that the boundaries by which, for the 
sake of clearness, we have supposed it to be limited, are 
wholly unnecessary for the argument, since they were sup- 
posed to be situated just at the outermost limit of the 
vortical motion set up by a given generator in the surround- 
ing space and without any influence thereon. The fact 18 
that each centre of vortical motion is surrounded by a space 
completely filled with the vortical veins originated there- 
from, and differentiated thereby as completely from all other 
space as if it were in very deed limited by definite bounds 
similar to those we predicated in our hypothetical cage, If 
it be right to regard each atom as a centre of vortical 
motion and the environing ether space as divided into dis- 
tinct volumes by the vortical waves belonging to each atom 
and originating therefrom, then it is easy to understand 
how the distance between the atoms or centres of motion is 
maintained constant, and how electrical and other undu- 
lations in the ether are able to produce distinet.effecta upon 
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matter built up'of such atoms, altering its dimensions, its 
physical condition and its properties by direct action on the 
localised motion in the ether surrounding them, and thereby 
on the proper motion of the atoms themselves, The transi- 
tion from the idea of these centres of vortical motion to 
the ideas embodied in Lord Kelvin's atomic theory, by 
which atoms themselves consist solely of vortex rings with 
more or less complex convolutions or knots, is sufficiently 
obvious. It would be indeed strange if it turned out that 
this, the only atomic theory which we have not derived 
from the ancients, should turn out to be the key to the 
interpretation of the phenomena both of the immeasurably 
vast regions of space outside our globe and of the immea- 
ii small particles of which that globe itself is com- 


We will cloge our review of Mr. Weyher's experiments by 
quoting two more, in which he successfully reproduced the 
characteristics of cometic motion. While revolving a 
spherical fan, which produced vortical waves in the atmo- 
sphere similar to those in fig. 1, he liberated a small balloon 
filled with gas and ballasted so as to float at the height of 
the revolving fan in its immediate neighbourhood. This 
was at once caught in the vortical whirl and carried past 
the revolving sphere, following exactly the hyperbolic path of 
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REFUSE DESTRUCTION: ITS SANITARY 
AND STEAM-RAISING ASPECTS. 


By FRANK BROADBENT, M.I.E.E. 


(Continued from Vol. L., page 1001.) 


III. 


Recorps of the relationship between the variations;of tem- 
perature in the combustion chamber or flues, and the steam 
pressure in the boiler, have from time to time been made. 
Data relating to some very thorough tests carried out’ by 
Mr. Priestley, on the Nelson destructor, and published in a 
paper read by him before the Public Health Congress, 1901, 
contain some interesting figures and curves bearing on this 
point. The two curves given in fig. 1 are based on ‘the 
figures obtained during a maximum consumption test of 
eight hours’ duration, with, what might be called, a “ flying 
Start." The combustion chamber temperature was obtained 
by means of a Callender recording pyrometer, and as is seep 
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& comet. Similarly several balloons of different sizes when 
liberated all followed the same path, sorting themselves out 
in an elongated stream like a comet's tail, the largest 
being the neucleus, and all being individually subjected to the 
attraction of the revolving sphere in proportion to their 
size. The second experiment was made with a bag forming 
the bottom of a box, similar to that described in reproducing 
the magnetic spectrum. In the bottom of this fine sawdust, 
or, better still, bolted bran of various grades, is placed, 
the fan is set revolving, and vortex streams are produced. 
Thereupon the grains of bran begin to circulate, forming 
one or more groups separated from each other, each of them 
moving with the grosser particles at its head, each of 
them reproducing the image of a comet. The grosser grains 
are followed by an attenuating tail composed of the smaller 
particles sorted according to size. Are not these experi- 
ments an additional proof that the same Jaws run through 
the universe from A to Z, and that it is more than impro- 
bable that the various phenomena we have considered spring 
from any other source than vortical motion, for which the 
all-pervading ether furnishes the appropriate vehicle ? 


from the curve, this varied from 2,6939,F. to 1, 666%, F., 
averaging 2,227? F. 

This variation is approximately equal to 20 per it. Up, 
and 25 per cent. down, from the average value.“ 

The steam pressure in the boiler, which is of the Lanca- 
shire type, averaged 122 lbe., the highest and lowest read- 
ings being respectively 180 and 100 lbs., representing 
approximately 6:5 per cent. rise and 18 per cent. fall, or 
about half the percentage of temperature variation. Whilst 
the configuration of the two curves indicates that the 
variation in the steam pressure follows to some extent that 
of the combustion chamber temperature, it is apparent that 
the variation is not due to temperatures only, as the four 
lowest points occur when the temperature is highest. - Feed 
pumping probably accounts for this, as the feed temperature 
was only 85° F.. there being no economiser. | 

Eliminating these four points, the lowest steam pressure 1$ 
115 lbs., a fall of less than 6 per cent., making a total 
variation of about 12°5 per cent., with a variation of 45 per 
cent. in the temperature of the combustion chamber. 

The numbers and reference marks at the foot of the 
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m gives the times of clinkering the four furnaces. 
No. 4 furnace, being next to the combustion chamber, pro- 
duces the greatest temperature variation. 

| Fig. 2 is a reproduction of a typical steam-pressure chart 

from the electricity works. at Wrexham. This shows the 
variation during a period of 24 hours. The boiler is of the 
Lancashire type, working in conjunction with a Meidram 
“ Simplex " destructor. 
2. From the chart it is seen that on commencing the day's 
run at 2.30 p.m. the steam pressure stands at over 140 lbs., 
although the fires have been banked for about 14 hours. 
After settling down, the variation from 3.30 p.m. till 1 a.m., 
when the station is again shut down, does not rise above 
160 lbs. nor fall below 140 lbs., a variation of about 6°5 per 
cent. up and down from 150 lbs. 
with the Nelson figures. The combustion chamber tempera- 
tures in the two cases would no doubt be very similar, as 
the make and size, of the destructors are the same. No record 
of this is yet kept at Wrexham. 

It will be seen from the chart that the steam pressure 
commences to fall about half an hour before shutting down ; 
this is due to clinkering. The fires are then banked up for 
the night and not touched til] 2 or 3 p.m. The variations 
occurring whilst the station is shut down are due to the 
pumping of water from the deep well and also to boiler 
feeding. This is done by a watchman, who controls the 
&eam pressure by means of the dampers. 

So much for constancy of steam pressure. Although some 
of the best published results in steam raising from refuse 
destructors are those in connection with electric lighting 
stations, it is obvious that this is not the class of work best 
suited to the conditions of destructor working, either from 
the economical steam raising, or cremation points of view. 

The chief condition necessary to efficiency in either of 
these departments, is that the furnaces should be kept at a 
high temperature night and day. Summer and winter alike, 
the amount of refuse to be destroyed does not, except under 
special circumstances, vary considerably ; in holiday resorts 
there may be more in summer than in winter, and in a 
purely residential quarter, the reverse may be the case. 

These conditions are quite different to those obtaining in 
electric lighting work, where the load occurs during a small 
portion of the day only, and where the winter load is almost 
invariably greater than that of summer. Apart from any 
question of thermal or of destructive efficiency, by designing 
a destructor plant for continuous working, the initial cost is 
reduced to a minimum, as the refuse is burnt at its lowest 
possible rate, and, therefore, the size of destructor necessary, 
is kept down to its smallest dimensions. . 

In the early stages of an electric lighting undertaking, the 
load is, of course, small, and occurs during only a small 
portion of the day ; if, therefore, a refuse destructor is run in 
combination with the generating plant, it means that only a 
smal] portion of the daily refuse can be burnt during lighting 
hours, if the destructor is designed on lines of reasonable 
economy. 

During the hours of light load, very little use caa be 
made of any heat from the refuse, unless some form of 
storage be adopted. 

In some generating stations, combined with refuse 
destructors, it is the custom to blow off steam, to run steam 
plants idle, to shut off the forced draught, or to divert a 
portion of the hot gases direct to the chimney without 
passing them through the boiler, in order to get rid of the 
beat. The first two methods are unquestionably most 
inefficient, even assuming the water to cost nothing ; it is 
bad enough to have to throw the heat away ; it is worse to 
throw water, oil, &c., away in addition. 

The stopping of the forced dranght in order to reduce the 
temperature of the furnace, tends to defeat the primary 
object of the destructor, and it were better that no attempt 
be made to utilise the heat than that this should be done. 

. When the hot gases are passed direct to the chimney, it 
lé Important to provide cold air inlets to reduce the tempera- 
ture, in order to prevent damage to the brickwork. 

Everything which tends to smooth out the peaks of the 

oad curve makes for economy and efficiency in any electric 
eherating station, and in a station which includes a refuse 
eséructor as part of the steam raising plant, this is even 
more important, 


This agrees very closely : 


A street lighting load, and an accumulator load, are, there- 
fore, most desirable factors in early stages of the running of 
a small combined destructor and lighting station. 

The weight of refuse for disposal per 1,000 of population 
varies, somewhat, with the locality; but, speaking generally, 
the average may be taken at abont 1 ton per 1,000 people 
per day of 24 hours. 

From the published analyses, we can form some idea of 
the calorific value of the refuse in different parts of the 
country. It will then be interesting to compare actual 
results obtained with these theoretical values. 

It was shown in Table IIL, assuming the analyses of 
Codrington and Russell to hold good, that the calorific 
value of average London ash-bin refuse is 1,424 B. T. U. 

Working on the same lines, that is, taking asa basis for cal- 
culation the published analyses of the refuse and the relative 
calorific values given in Table III., we obtain for Man- 
chester refuse the value 3,100 B.T.U., and for Torquay 
winter refuse 1,480 B.T.U. per Ib. 

Manchester is taken as representative of towns in a coal- 
field district. Torquay is not quite typical of a seaside 
holiday resort, as, to a large extent, it is a wintering quarter, 
and the winter refuse is better from the calorific point of 
view than is that of summer. 

In order to calculate from the above data the probable 
evaporative efficiency of the refuse, when burned in a high 
temperature destructor, it is necessary to have some standard 
for comparison. This, fortunately, is now available, as Mr. 
Brookman, the resident engineer at the Rochdale Sanitary 
Works, has recently carried out a test with the object of 
determining, approximately, the evaporative efficiency of 
slack coal burned on a “Simplex " destructor grate. 

The coal used was boiler slack at 78. a ton, and the evapora- 
tion was equal to 7°33 Ibs. per lb., from and at 212? F. Mr. 
Brookman is of opinion that this figure could be exceeded, 
but as it stands, it is better than is generally obtained 
under ordinary conditions of internal firing, that is, hand 
firing, and natural draught. 

Assuming for the coal a calorific value of 12,500—a 
figure confirmed by other tests—the following (Table IV.) 
are the results that might be expected, where the fuel is 
burned under equal conditions :— 


TABLE IV. 


| Evaporative 
efficiency in Ibs. 
from and at 212 F. 


Approximate 


Fuel. caloritic value. 


| 
Coal “Ж 12,500 7:33 lbs. 
London refuse 1,428 | 084 „ 
Manchester refuse 3,100 | 1:82 „ 


Torquay refuse 1,480 | 0:87 „ 


(To be continued.) 


. Ф 58. 


CORRESPONDENCE. 


Fire Prevention. 


On reading the article on fire prevention in your issue of. 
11th ult, I was much struck by the fact that, although 
yours is a purely electrical periodical, you, curiously enough, 
made not the least mention of automatic electrical appliances 
for preventing such outbreaks as the Queen Victoria Street 
fire. Since then I have noticed in your last issue a letter 
from “Fire Protection," in which the writer incidentally 
mentions such devices. Now, as an electrical engineer, I can 
scarcely permit the omission to go unnoticed, and trust you 
will allow me to make a few remarks. 

No doubt, as you say,the sprinkler—by the way, the 
Grinnell is manufactured by a well-known firm of electrical 
engineers—is a “good thing,” but, unlike the majority of 
good things, you can sometimes have too much of it. There 
are cases known to the writer where damage done by water 
has been very much more serious than that caused by fire, 
and the reason is this—that it is not only the valve 
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immediately above the outbreak, or the two or three valves 
nearest it, but à whole range of them sometimes, which give 
way and drown all the surrounding material and machinery, 
&c. Theoretically, of course, this should not happen, but 
stray currents of air have an unhappy knack of knocking 
theory into a cocked hat. One sample of sprinkler damage 
will suffice. A warehouse filled with valuable laces was 
protected by sprinklers, and a fire took place in a waste- 
paper box in the office situated at one end of the flat. The 
firemen carried out the box containing the fire (!) un- 
extinguished in their bands, with not a drop of water near 
it; and the insurance company paid between £1,000 and 
£2,000 for water damage. 

At the same time, I have no wish to be misunderstood. 
Sprinklers undoubtedly justify their existence: but I wish 
only to make olear that they are not the only device which 
does 80. 


The writer has fitted np a goodly number of automatic 


If the professor but knew how many students there are 
whose interest is killed by the perpetual shower of incom- 
prehensible mathematics, and his own chilling attitude to 
the asking of questions, he would be perhaps more than 
commonly surprised. 

Many a student would like to have a “talk” with “The 
Pro," were he not made to feel that he was a nuisance, and 
taking up valuable time (not paid for by the college). 

2. We read that “other countries have got hold of the 
systems of alternate and polyphase working," and that 
England “ was formerly ahead in the working of continuous- 
current, machinery." 

True,—but til very recently indeed, England did not 
require polyphase working, her stations-being all local and 
coal-driven, unlike the water-driven, long-power-transmission 
lines of the Continent and America. 


Now that, however, polyphase machinery is required, 


British manufacturers will undoubtedly be able to design and 


electric alarms of different kinds, which during several years’ build it, and I would point out that we first showed, and e 4 


am 


experience he has never found to fail in reporting a tire. In still show, the world how to build high-speed enclosed direct- : 2 
one factory alone, out of three consecutive outbreaks, two coupled engines and dynamos for  continuous-current ~ Tee 
were extinguished by the company's staff—these having working. :om 
occurred during working hours—and no claim was made ; the 3. It is much easier to sit at home and criticise than to: P m 
third one awakened the gatekeeper and the engineer out of stretch out a helping hand to those who we think are in g us 


tlieir beds about one o'clock in the morning ; they located the 
fire, called up the fire brigade, and the fire was extinguished 
with a fire damage of only £20. In this case, the insurance 
company admitted that several thousand pounds would not 
have covered the damage bad there been no automatic alarm 
system, owing to the peculiar position in which the fire 
originated. Sprinklers could not by any possibility have 
quenched it, and the net result of a sprinkler would only have 
been to increase the damage by at least some hundreds. 
Your reference to Sir E. M. Shaw reminds me that he is 
chairman of the Muy-Oatway Fire Appliances, Limited, of 
New Broad Street, who own the May-Oatway automatic 
fire detector. This invention, which is of British Colonial 
origin, has undoubtedly justified its existence, and I venture 
to think has a record at least as good, if not better, than any 
sprinkler. In every case I feel sure that an automatic alarm 
system, combined with a system of either chemicalextinguishers, 
as Fire Protection“ suggests, or of ordinary hose reels and 
water connection, would minimise to a great extent the 
damage done by fire, and be the means of saving life and 


property, and are fully worth consideration by owners of 
warehouses and factories. 


Jolin D. Mackenzie. 
Glasgow, July 28/h, 1902, 


[The value of electric alarms is unquestioned. The point 
which our correspondent overlooks is the fact that in the 
Queen Victoria Street fire, the subject of our article, electric 
appliances would have been useless: there were persons 
actually in the room where the fire broke out! Sprinklers 
would have extinguished the fire, while an electric alarm 
would have merely drawn attention to it,—Eps, ELHC. Rev. ] 


Vibes A0. idi fis: MB — 


Bo zZ- 


In view of tlie recent outcry for technical education, I 
should like to ask a few questions. 

1. While building new technical colleges, would it not be 
advisable to render the present ones of more practical 
value ? 

The professors who guide the courses of study at the 
colleges do not seem to understand that a serics of mental 
gymnastics in the “ higher mathematics" do not constitute 
an engineer. | | 

The system of education is wrong; what, for instance, is 
the good of giving a student elaborate formula for armature 
reaction, when turning to the next student he asks: “ Which 
is the armature, the part that rotates ?"' 

This is not a fancy Case, and one may ask how such a 
student was admitted ? The answer is—On the strength of 
his mathematics. Жүр | | 

Again, professors take little interest in their students, save, 
perhaps, a few of those more than usually clever at mathe- 
matics; their duty ends at the lecture theatre’s door. 


-i Technical Education. 


need of it, and many professors who think it their duty to 
pile obloquy on the work of the British engineer had better 
by far be employed in helping him. ` 

If foreign goods are imported, it is owing in no small 
extent to the ill effects of their own words, which are readily 
absorbed by the non-technical and foreign-subsidised press. 

Finally, may I plead that the student should be more 
practically educated, so that when leaving college he may 
not find himself a sort of white elephant, coming from 
colleges whose teachings are a bye-word amongst practical 
men, thus being ground between the stones of 


Theory and Practice. 


OUR LEGAL QUERY COLUMN. 


[Questions addressed to the Editors for insertion in this column should 
be written on one side of the paper. Free use of fictitious names, dc. 
may be made. Answers are furnished by a duly qualified lawyer 
but the Editors cannot undertake to be responsible for the accuracy of 
the views which he may express. | 


"PARADOX" writes:— With reference to the question in the 
‘Legal Qnery’ column of your current issue, I was under the im- 
pression that an invention worked out by an employé in Corpora- 
tioa time could not be patented, but became Corporation property. 
I shall be glad to know if this is correct, or if not, the actual law 
on the matter?“ 

*.* With reference to the above query, we have but little to add 
to the answer which we gave to a somewhat eimilar question last 
week. Unless an employé is under agreement with a Corporation 
to surrender all inventions and all rights to take grants of letters 
patent which he may work out or discover in Corporation time, or 
with Corporation materiale, he can claim them for himself. Our 
correspondent (if be is employed by a Corporation) should look at 
the agreement into which he has entered. 


— x as . v 


“Alpha” writes:—'' The Electricity Committee of a Borough 
Council have recommended that incandescent lamps should be 
renewed by the Council for their customers free of charge, the 
reason put forward being that customers used insufficient lamps, and 
complained to the Council of the bad lighting. They also propose 
to do small repairs to the fittings, and charge the cost. Is this- 
legal as it leaves no chance for local firms to do this work for 
consumers. ? ” 

e° With reference to the first part of the above query, namely, 
whether the Borough Council can renew incandescent lamps free of 
charge, it is presumed that the Corporation are working under the 
terms of some provisional order which gives them the right to 
supply electricity and to enter into agreements with consumers. 
this be the case, and the Corporation are entitled to give supply at & 
certain price, they are entitled, in our view, to make what con- 
cessions they choose in the proper conduct of their business. Ав 
to tke second half of the question, we ahould be glad to be able to 
answer this in the negative, but the privileges of municipal traders 
bave often extended to the supply of electrical fittings, and We 
presume that in the case mentioned by our correspondent, the: 
Council are within their statutory provisions. 33 00 O0 % —. 
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PARLIAMENTARY. 


Sin L. MoIver’s Товь СомміттЕЕ. 


Ox Thursday last week & Select Committee of the House of Com- 
mons, consisting of Sir Lewis McIver (chairman), Mr. Whiteley, Mr. 
Emmott, and Mr. Montagu, commenced the consideration of a group 
of Bills comprising Brompton and Piccadilly Circus Railway (new 
lines), the London United Electric Railways, and the Piccadilly, 
City, and North-East London Railway. 

Mr. Влгғосв Browne, K.C., said that before Sir Kalph Littler 
opened for the Brompton and Piccadilly Railway Bill, he might say 
something which would relieve him from going into unnecessary 
matters. He, with Mr. Moon, Mr. Coward, and others, represented 
the two other Bills in the group. One was the London United 
Bill, to make a railway from Hammersmith to Hyde Park Corner, 
and the other was to make a railway from Hyde Park Corner 
through Fleet Street for the City to the North-East London. 
They got a locus standi to oppose the Brompton and Piccadilly 
Railway, but he did not propose to oppose that Bill at all. He was 
merely there to watch the proceedings, and see that nothing was 
done incompatible witb bis railway. The only case where both 
railways would run under the same street was from Hyde Park 
Corner to Piccadilly Circus, and the Brompton and Piccadilly Rail- 
way were authorised there already, but were asking for an extension 
of time. The only case where the railway could affect him was at 
Piccadilly Circus and Leicester Square, where both railways ran 
under the same street. All he wished to see was that the Brompton 
and Piccadilly Company did not put their railway where it would 
block his. 

Sir R. LITTLER, K.C., said the position wes a peculiar one, for 
until a few moments ago he had had no notice. Before the Court 
of Referees Mr. Balfour Browne most strenuously insisted on having 
a general locus, and having got it, he seid he meant to use it by 
laying low, and said he was not proposing to oppose the Bill. 

Mr. BALFOUR. BROWNE : You cannot compel me to oppose it, I 
suppose ? 

Sir R. LiTTLER: I want you to вау whether you are opposing 
or not. 

Mr. PALFOUR Browne: I am not opposing. 

Sir R. Ілттівв: Then you withdraw your petition ? 

Mr. BaL TOUR BRowNE: No. 

Sir R. LITTLER said it was an ingenious device, and he was entitled 
to ask if Mr. Balfour Browne was opposing or not. If he was 
opposing on clauses, he would like to know what the clauses were. 

г. BALFOUR BROWNE said they bad not come to clautes, but he 
would promise to submit any clauses he proposed quite early to his 
learned friend. 

Tbe CHAIMAN said Sir R. Littler had to open his case in any 
event. They would want to know about the financial proposals. 
Mr. Balfour Browne could adopt any course he pleased at his own 
Sir R. Lrrtcer said his cliente had been put to enormous 
expense by the performance of their opponents, and he submitted 
that it was a саве in which they should pay costs. Proceeding to 
open the case for the Brompton and Piccadilly Bill, Sir R. Littler 
traced the whole history of underground railway facilities in 
London. The Brompton and Piccadilly Circus Railway Bill was 
promoted in the year 1897. The great want of London at the time 
was a scheme which started from the South-West, and communicated 
with the North-East, and it wasas a step towards that step—an 
instalment only—that powers were obtained for a railway from 
Brompton to Piccadilly Circus. In 1898 the promoters, in their 
confidence, did a rash thing. They issued a prospectus to the 
public witbout the assistance of any great financial house, and the 
result was it fell flat. In 1897 they had to meet opponents in Par- 
liament, for the City and West-End Company promoted a line frcm 
Hammerrmith Broadway to the City, along much the same route as 
his line. The Parliamentary Committee came to the conclusion 
that his scheme was the right one, and rejected the other Bill. In 
1839 the Brompton Company got an extenaion of two years for the 
purchase of land and four years for the completion of works, and 
the first-named extension fell due on August 6th of that year. Well, 
they had to consider what to do, but two important factors came in, 
for the Metropolitan Railway and the Metropolitan District Rail- 
way had both come to the conclusion tbat electricity should be 
adopted as the means of transit. Then Mr. Yerkes came on the 
келе. In the meantime the District Railway had been authorised 
to construct a deep level line under their existing line from Earl's 
Court to the City, and the Baker Street aud Waterloo Railway and 
the Great Northern and Strand Railways had been authorised. 
There was also the Charing Cross, Euston, and Hammersmith line 
in the air. Mr. Yerkes found all these schemes worthy of exten- 
sion, and all that was wanted was a short line from Piccadilly Circus 
to Holborn, which would join up the Western system with the 
Great Northern and Strand. They were asking for power to con- 
тос that line. 

In answer to Mr, WHITBLEY, CouNSEL said the whole of the Dis- 
trict Railway lines would be converted to electrical lines. Some 
trains would run from Ealing and Hounslow, but they would all 
ied to Earl's Court, and some would go as through trains to the 


Proceeding, CouxsEL said that it was seen if the scheme was to 
succeed it must be done on some sound firancial basis. Mr. Perks, 
M.P., and Mr. Yerkes formed а new company for the completion of 
the lines, That company was formed three months ago and 
consisted of strong American and English financiera. There 
was а capital subscribed of 45, 000, O00 by perfectly solvent 
People. £1,600,000 was absolutely subscribed, and £400,000 was 


due in a week or two, and the rest was at call. An arrangement 
had been made with the firm of Speyer & Co., who could supply 
capital as fast as it was required for any of those lines, and for this 
they were to receive 5 per cent. in shares of the company taken at 
par, and only 1 per cent. in casb, so that every 4d. of the capital 
was as secure as if it was in the Bank of England The whole of 
the contracts for the Brompton and Piccadilly line had been let to 
responsible contractors, and the iron work was now being delivered. 
It was proposed to have a station for the generation of electricity 
at Lots Road, Chelsea; the site bad been purchased, and the 
station was being built and was hoped to be completed in 
18 months. For traction it would be the largest power station 
in the world, having a capacity of 50,000 kw. It would pro- 
vide power for the District and allied lines. With regard to 
the proposed extension of time, it was probable that they would 
not require to use it, but they wanted the extension in case of 
accidents. Ав to the question of fares, they had the old-fashioned 
method of fares at so much per mile in the Bill, and also provision 
for three classes, the same as the Central London Railway Com- 
pany. It was probable, however, that they would work on the same 
system as the Central London Railway. 

The CHaIRMAN said the Committee would like to have a state- 
ment showing the capital and estimates of all these lines which it 
is proposed to work in unison. He understood that, although the 
other lines were not before the Committee, yet they treated the 
capital as that of a single company, and the Committee would like 
to know how they spread it over the different undertakings. 

This Sir R. LITTLER promised to have prepared, and the Com- 
mittee then adjourned. 

At the resumed sitting on Friday last week, Sir JAMES SZLUMPER, 
M.LC.E., was examined by Mr. Monro on behalf the promoters. 
He said he was the engineer to the Brompton & Piccadilly Circus Rail- 
way. Theonly new work proposed was a line from Piccadilly Circus, 
and by this means they would be enabled to link up with the Great 
Northern & Strand Railway, and a through railway would be given 
right from Finsbury Park to Earl's Court. The cost of this new 
piece of line wss £511,199, and there was also an item of £49,900 
for subways. By joining the Metropolitan District Railway at 
Earl's Court, a connection would be formed with all the western 
suburbs of London, including Richmond, Fulbam, Putney, 
Wimbledon, Hounslow, and other places. It was intended to have 
subways at Duke Street and Piccadilly Circus. 

It has been suggested that this is only meant to be a “block.” 
line, and that you do not intend to go on with it. What do you 
вау to that ?— Му instructions are to go on with the work as fast as 
Ican. I bave commenced at Knightsbridge and have sunk two 
shafts toa depth of 65 ft. From the bottom of these shafts I am 
working along at the tunnel. І may say, too, that all the ironwork 
for the entire works has been already ordered. ^ n- eymir w 

Replying to further questions, WrTNESS said he was now driving 
the tunnel along the road forthe railway. He had to sink 12 more 
shafts for six stations for the sites of which all the notices to treat 
had been served. 

In cross examination by Mr. Lewis Cowanp, K.C., who appeared 
on behalf of the London County Council, Witness said he could 
not agree to the Council baving control over the hoardings the com- 
pany might erect in the course of the construction of their works, 


 &lthough he would not object to the control being given to the 


official municipalities in whose districts they might be erected. He 
was willing to give an undertaking not to interfere with or alter the 
existing levels of the London County Council's subway in Shaftes- 
bury Avenue without the consent of that body. 

Mr. MoNTAGU (a member of the Committee) asked what was the 
nature of the soil the tube would run through. 

WrrNEss said it would be entirely in London clay. 
no gravel. 

By the CHatrmMan: Ніз estimate of construction was £40 per 
yard forward for the railway and £150 per yard forward for the 
stations. Besides the sinking of the shafts, about 200 ft. of the 
tunnel had been excavated. © o woe «X QA L 

In reply to a request by the CHAIRMAN, Sir R. LITTLER promised 
to have the average cost per yard worked out, and a comparison of 
that cost made with the tube railways that had already been con- 
structed. 

Sir Нсан Owen, formerly permanent secretary of the Local 
Government Board, and at present chairman of the Commissioners 
under the Local Government Act, of 1899, said he travelled 
frequently between Crouch End and King's Cross. At King's Cross 
there was a great want of some means of communication with West 
London besides cabs and omnibuses. The connecting link proposed 
by the Lill would be greatly welcomed by residents in the North of 
London, who at present suffered great inconvenience. 

Similar evidence was given by Mr. Geo. Spicer, of Entield, and 
Mr. H. Jores, town clerk of Holborn. 

Mr. GRINLING, chief traflic manager of the Great Northern Rail- 
way, said that his directors were strongly in favour of the Bill. 
The proposed link would give the large suburban tratlic of the Great 
Northern Railway an outlet to the western part of London, and would 
relieve the increasing congestion at Finsbury Park. The three 
lines, Brompton to Piccadilly, Piccadilly to Holborn, and Holborn 
to Finsbury Park, were to be worked together. It was desirable 
that there should be uniformity of working with regard to work- 
men’s fares. He was not aware that as the Hills stood at present, 
the proposals in this respect were different in every case. He 
found from experience that all the benefit of cheap fares did not go 
to the workmen, for the cheaper the workmen's fares were, the 
more the landlords raised the rents. 

Mr. ALEX. Ross, chief engineer of the Great Northern Railway, 
and Mr. ALLUM, on behalf of the workpeople employed at Covent 
Garden, also gave evidence in support of the Bill. 


There was 
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в Mr. Рквкв, M.P., chairman of the Metropolitan District Railway 
Company, said he was aware that statements had appeared in the 
Press, and had also been circulated in the House of Commons that 
he was supporting this scheme, simply a3 a block line so as to 
keep out other competitors, and that the scheme would be dropped 
as soon as it had served its obstructive purpose. He could only 
describe this as an absolute falsehood from beginning to end. He 
expected the railway would bring a very large business to the Die- 
trict Railway from the North and the West of London, and so long 
as his policy was followed, his company would support the under- 
taking in every way. The only difference between the present Bill 
and that which was considered by Lord Windsor's Committee was, 
that the proposed link between the Piccadilly Circus Railway and 
the District Railway at Charing Cross was struck out. The Com- 
mittee presided over by Lord Windsor objected to the sharp curve 
in the connecting link as proposed. "There were, however, much 
sharper curves on American railways. It was the intention of the 
Brompton and Piccadilly Circus Railway to submit to Parliament 
again next session this connecting link with modifications. The 
line would cost about £250,000, and if Parliament sanctioned it, it 
would give a through route from Earl's Court, vid Piccadilly Circus 
to the City, and right away east. 'l'here was no pretence what- 
ever for saying there was any disinclination to proceed with any 
part of their scheme. The causes for the delay in the construction 
ofthe Brompton and Piccadilly line were— first, the absence at the 
beginning of any physical connection with the Metropolitan Dis- 
trict Railway, the fact that the District. Railway Company had no 
money to spare, and also that people were waiting to see the resulta 
of the Central London Railway before investing money in other 
tube railways. 

On Monday Mr. Perks, M.P., gave further evidence, and said that 
the companies promoting the Bills known as the Yerkea group had 
entered into a contract with Messrs. Speyer to provide the capital 
as it was wanted, for 5 per cent. paid in stock and 1 per cent. in 
cash. This financial firm was an English and American firm, but 
was controlled in England. There would be no controlling power 
over the lines by Mr. Yerkes, for the Underground Electric Traction 
Company, of which Mr. Yerkes was chairman, owned ]ess than 
10 per cent. of the District Railway Company's nominal capital. 
The capital of the District Railway was £9,000,000, and less than 
two-tifths of that was held in America. 

The CnarRMAN said the Committee did not care where the money 
came from, so long as it was good money. 

WITNESS said the contracts for the proposed railway were already 
let, pending the passing of the Bill by the Committee. The 
£5,000,000 of capital of the new company was applicable to any of 
the undertakings of the company. Some of this was being spent on 
the generating station at Lots Road, Chelsea; £150,000 was being 
spent on the Great Northern & Strand Railway, and money was also 
being spent on the completion of the Waterloo & Baker Street 
Railway. Originally the power house at Cuelsea was estimated to 
cost about £500,000, but, as & matter of fact, it could cost £1,250,000, 
the chief cause of the increase being due to the fact that the land, 
which was estimated to cost £80,000 actualiy cost £165,000. 
Another cause was that the works would be enlarged to provide 
power for the Metropolitan District Railway, the Brompton 
and Piccadilly Circus Railway, the Baker Street and 
Waterloo Railway, and the Great Northern & Strand Railway. 
The District Company were under an agreement to pay a rental of 
5 per cent on half the total outlay and the other half of the 
capital would be provided by the other companies taking power. 
Witness proceeded to deal with all the capital powers of the 
various companies and the estimated expenditure on the under- 
takings. The total capital powers of the Brompton and Piccadilly 
Circus Railway, taking into account the powers sought in the Bill 
before the Committee, were £3,233,000. The estimates amounted 
to £3,056,234, and this, after deducting £70,000 . "ich could not be 
issued owing to the payment of interest out of capital to the extent 
of £220,000, left a margin of £106,000 to cover claims for vibration 
and other contingencies. He thought that the vibration clause 
introduced into the Bills by Lord Windsor's Committee would lead 
toa good many fancy claims being made. "The total authorised 
capital of the Baker Street and Waterloo Railway was £3,179,000 
and the estimates for land and construction were £3,260,190, so that 
there was а deficiency of £81,190. The line had been completed 
from Charing Cross to Portland Road, or about two-thirds of the 
total line. The authorised capital of the Great Northera and 
Strand Railway was £3,200,000, and nothing had yet been done in 
the way of construction, although the contract had been made and 
everything was ready to commence. The estimated expenditure 
was £3,109,292, which left a balance of £90,708. The authorised 
capitalof the Charing Cross, Euston and Hampstead Railway was 
£5,768,000 and the estimated expenditure 45,558, 285, leaving 
£209,715 for contingencies, The total capital of the four under- 
takings was £15,000,000, and of this £5,000,000 had been obtained 
and the whole was obtainable. 

Mr. WHITELEY: The total capital of the undertakings, I under- 
stand, is £15,000,000. On how much of that can you lay hands ? 
We have £5,000,000 at call, and Mr. Yerkes will explain where 
thelbalance is if necessary. 

Have you vibration clauses in all your Bills? I am sorry to say 
we have. We Бате a margin of £106,000 for vibration claims, and I 
think that will be sufficient. 

Mr. MoxTAdUuE: Why did you put the vibration clauses in the 
Bills ?—We did not put them in. They were forced on us by the 
Houee of Lords, and we should be very glad if you struck them 

t. 

"The CHAIRMAN: Do you recollect any precedent for Parliament 
sanctioning 6 per cent. on the capital of a company for under- 
writing ?—I am quite sure that Parliament has often sanctioned a 


good deal more. I do not know whether details have been given to 
the Committees, but we have often in promoting our Bills, put 
before a Committee financial charges of more than 6 percent. Parlia- 
ment sanctioned the whole of the 5 per cent. preference of the 
District Railway Company being issued to the contractors at 65. 
Mr. C. T. Yerkes, chairman of the Underground Electric Trac- 
tion Company, was called, and in answer to Sir R. Littler, said that 
he had been interested for the last 35 yesrs in tramways and 
electric railways mainly in Chicago. He had become in- 
terested in the Metropolitan District Railway, and other railways 


. in London, and thought it would be a good thing, and also profit- 


able to electrify the Metropolitan District Company. He considered 
that the Brompton and Piccadilly Circus Railway would be a 
natural feeder to the District line. By the comparatively small 
expenditure of capital contemplated in the БШ, an enormous 
amount of capital already expended, or to be expended, would be 
utilised. It was necessary to put in the proposed link in order 
to make a perfect line from Finsbury Park to Earl's Court. No 
promotion money had been paid in the acquisition of these com- 
panies, and in one case they purchased the property at considerably 
less than one-half. 

Sir R. LiTTLER: Your fares will be as low as may be consistent 
with & paying concern ?—I have no doubt that a 2d. fare will be 
the best fare that can be charged on the tube lines. That ought to 
be the universal fare on underground roads iu London. One penny 
wouid not be enough. It costs the Central London Railway 1d. per 
mile to run their trains, and if they were to reduce their fares to 
ld., I am very well satisfied that they would go into bankruptcy. 
It is an experiment which I don’t think it is well to try; but still 
if other people who are running in opposition to us try it, we will 
try it, and then let the best man win. In America we carry pas- 
sengers 12 miles for 24d. By а low solid fare we build up the 
suburban districts. 

Continuing, Witness said that in the tubes the trains would con- 
sist of two motor carriages and four trail cars, and on the District 
Railway three motor carriages and four trail cars. The stations 
would be entirely tireproof, and the signalling would be automatic. 
Signals would be placed at the stations and at every curve, so that 
it would be impossible for a driver to have a signal out of sight. 
The tunnels would be lighted throughout with in installation quite 
independent of tbat for the train, while in consequence of improve- 
ments they had made in the laying of the permanent way, and 
the character of the rails, he did not fear the vibration clause, if 
people were honest about it. The average speed would be from 15 
to 16 miles an hour. "The traction company would operate all the 
allied companies, and would guarantee the shareholders 4 per cent. 
on the capital. Over and above the 4 percent. they would also give 
to the shareholders one half of whatever profit was made. He 
believed that in this way they would make it much easier for the 
bankers to finance the company. The agreement was a private one, 
and was not scheduled in the Bill. | 

Replying to Mr. Еммотт, WITNESS said it was entirely a matter 
for Messrs. Speyer & Co., as to whether the public were asked to 
take up any portion of the £15,000,000. 

The CHAIRMAN said although the Committee was not an investors’ 
protection association, yet they had instructions to safeguard the 
future of the line, and they would like to see the agreement 
scheduled in the Bill. 


Sir R. LITTLER thought there would not be time to arrange such 
a schedule. 

Mr. Yerxes: Anything that you gentlemen require to secure the 
financial part of the undertaking, you shall have. 

The Committee adjourned till Wednesday. 


Mr. SEALE Hayne’s TUBE COMMITTEB. 


ON Thursday last week a Select Committee of the House of 
Commons, presided over by Mr. Seale Hayne, commenced the con- 
sideration of a number of Bills for the construction of tube railways 
in London. The other members of the Committee are Mr. Tennant, 
Sir J. Stirling Maxwell and Mr. Lowe. The tirst Bill considered was 
that of the Great Northern and City Railway, and, in opening the case 
for the company, Mr. Moon, K.C., explained that the railway was 
authorised in 1892. At that time and now the Great Northern 
Railway had very great difficulty in dealing with their suburban 
traffic, so far as getting into the City was concerned. As showing 
the amount of the traffic, he might say that no less than 30 millions 
of people per annum passed through Finsbury Park Station, and the 
passenyers to be carried were increasing at the rate of one million 
perannum. When the Bill was promoted in 1892 the idea was to 
have a railway from Finsbury Park to Finsbury Pavement, and it 
was intended that the Great Northern Company’s trains should run 
right through from the suburbs by a connection at Finsbury Park to 
the City. At that time, however, the public had little confidence 
in tube railways. The only one in operation was the City and 
South London, which was paying a very small dividend, and con- 
sequently it was found to be impossible to raise the money for the 
construction of this line. In 1898 a new and strong board was 
formed, of which Sir Charles Scotter was the chairman, and Lord 
Lauderdale, Sir Henry Burdett, Sir Francis Knollys and Sir Allen 
Sarle members, and a fresh application was made to the public and 


the necessary capital was subscribed. The line was in couree of. 


construction, and was almost completed, and the only reason why 
it had not been completed between Drayton Park and Finsbury 
Park was that the Great Northern Railway Company now 000- 
sidered that the proper solution of getting their traffic through to 
the City was not by exchanging a locomotive for an electric motor 
on their trains, but by having an exchange station at тты 
Park. Accordingly, the plans for the lines had had ќо be chan 
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and the Great Northern Company had now got power, in conjunction 
with the Great Northern and City Company, to make a connecting 
link between Drayton Park and Finsbury Park, and the work was 
now in progress. The Committee might, therefore, take it that this 
was а railway on the point of being in operation between Finsbury 
Park and Finsbury Pavement. When, however, the new board 
came to consider the question of the prospect and of the future of 
the line, they came to the conclusion that the terminus was not in 
the proper place—tbat it was too far from the centre ofthe City, and 
therefore they had promoted this present Bill, the main object of 
which was to project the line to a station at Lothbury, close to the 
Bank of England. That short prolongation would be very costly, 
pat the board believed that it was financially worth while to do it. 
The other object of the Bill was to ask for an extension of time for 
the construction of the works. It was also proposed to make an 
additional station at Highbury for the convenience of local tre ffic 
and at the request of the district, and to acquire land for a 
generating station for generating the electricity necessary to work 
Ње line. Those objects were not now opposed, but the extension 
to Lothbury was. Originally, the Bank of England and several 
insurance companies opposed the extension, but that opposition bad 
been withdrawn since the acceptance of the vibration clause for the 

tection of landowners, which had been drawn up by Lord 
Windsor Committee. The only opponent to the extension now 
was the Corporation of London, who,in a petition containing 31 
clauses, raised every conceivable objection against the railway. 
Their principal point was that the company proposed 
to take the subsoil of the streets, and the City Corporation said 
that such subsoil belonged to them. He did not think the Com- 
mittee would uphold that contention in the face of the report of 
Lord Crose's Committee of 1892, who reported that, in fhe case of 
public streets, they thought it expedient that companies should be 
allowed to pass under streets at sufficient depth without payment 
of compensation if they provided cheap and convenient trains, 
That the company had already agreed to do at the desire of the 
London County Council, and, therefore, he held that the objection 
of the Corporation did not hold good. 

Sir CHARLES ScoTTER gave evidence in favour of the Bill. He 
said that the whole of the necessary capital had been raised, and 
no doubts could be cast upon the bond fides of the scheme. It was 

ed to have subways connecting the four exits at Lothbury 
with the surface, which would be a great convenience for foot 
ngers He was surprised at the claim set up by the Corpora- 

tion of the City for compensation for the use of the subsoil. 

Sir Henry Oakley, Mr. Barkey, M.P., Mr. Claude Hay, M.P., and 
others having given evidence in favour of the Bill, Sir DouorAs 
Fox spoke as to the engineering features of the scheme, and said he 
was instructed to say that the promoters would be willing to do 
anything within reason to meet the views of the Corporation, but 
they did not think it reasonable that they should be asked to pay 
for the use of the subsoil. 

Mr. Vesey Knox, who appeared for the City Corporation, 
examined Mr. A. C. Morton, C.C., who detailed the objections 
which the Corporation had to the proposed extension. He said that 
if Parliament sanctioned the Bill, the Corporation would advance 
a claim for compensation for the use of the subsoil and for the 
surface area taken from the public. 

The Снатвмах said he thought the matter in dispute between 
the company and the Corporation was one tbat ought to be settled 
by a friendly agreement, and in the hope that this might be done 
the further hearing of the Bill was adjourned. 

On resuming on Friday, Mr. AcwoBTH stated that the promoters 
admitted that they should pay where they tock a permanent occu- 
pation of a portion of Princes Street, and were prepared to make 
that clear in the Bill. 

Bir Катри LrrrLERB, K.C., said that was not clear in the Bill, and 
was not sufficient. He thought the admission of his learned friend 
destroyed the case of the promoters. He should be perfectly 
eatisfied if the Committee could not only do what he asked for, but 
could also assess the amount to be paid, in order that the whole 
matter could be rettled at once, but they uvfortunately could not 
do that. He contended that when the promoters constructed the 
tailway, and came to the surface, cutting it up, and so obstructed 
the traffic, they should pay compensation for it. Tbe Corporation 
had not asked anything for Moorgate Street, but had said that when 
anything of material value was taken for private gain, a payment 
should then be made. as an arbitrator ог jary might determine. The 
promoters had offered to construct two subways at Princes Street, 
which were not required, as the roadways were only 27 ft. wide in 
one case, and 30 ft. in the other. 

„ Mr. AcwonTH said the promoters had simply followed precedents 
in their Bill. The clause contained in the Bill was in all the 
"Tube" Railway Acts. He admitted that when they reached the 
et the case was different, bat they claimed power to take the 


мнен announced that the Committee found the preamble 
proved. 

Dealing with the clauses, Sir R. LirrLER wished to add to 
clause 4, the words “Nothing in this section shall authorise the 
company to take lands, if any, vested in the Corporation within 
90 ft. of the surface without paying compensation under the Land 
Clauses Act. 


The Committee, however, rejected the addition, and the remaining 
santos having been Arlberg the Bil was ordered to be 5 


to the House, 
On reanming on Monday, Mr. Tatsoz, K. O., on behalf of the 
London оу Connell, : d the d 0 val to а 
ої the Charing Cro aston and Hampstead 
a termina] station, as contained in the Bills, on the ground that 


Н would have the effect of reducing the width of the Btranc at that 


point by 67 ft. It was the desire of the County Council and the 
Corporation of Westminster that the width should be 80 ft. He 
pointed out that the South-Eastern Railway were under an obliga- 
tion to not materially reduce the width of their station yard at 
Charing Cross. А 

Mr. А. Youna, the County Council valuer, said that the Council 
had spent some 2} millions in widening the Strand, and they were 
now in communication with Messrs. Coutts’ to see whether “| 
would agree to set back the property in the middle of the bloc 
scheduled for widening. Unless the thoroughfare was widened at 
this point, the present congestion of traffic in the Strand would be 
added to by the proposed station. Opposite the site for the pro- 
posed station a slight concession had been obtained from the South- 
Eastern Company, but negotiations with Messrs. Coutts in reference 
to the rebuilding of the Lowther Arcade had not yet resulted in 
any arrangement. He was prepared to admit that the refusal of 
the proposed site would put the promoters to some inconvenience, 
but after all that difficulty could be got over by the engineers. The 
general public convenience should be of primary importance with 
the Committee in any decision they might give. 

Mr. BaLFourR Browse, K C., who appeared for the Piccadilly and 
City Railway Company, said tbat his clients withdrew their oppo- 
sition after an arrangement for a joint station had been come to. 
He would like to know if the under surface of the road would be 
given to the companies for the station. If that were done, there 
would be sufficient room. 

The CHAIRMAN said the Committee were of opinion that the 80 ft. 
width in the Strand should be preserved. He thought that Mr. 
Balfour Browne's suggestion as to the under surface of the roadway 
would be a good solution of the difficulty. The engineers could 
arrange matters on those lines. 

Mr. Тлт,вот intimated tbat the County Council were in favour of 
a joint station, and there would be ample space for it if the office 
of Woods and Forests would consent to the companies taking land 
on arbitration terms. 

Mr. TarBoT next urged the Committee to strike out the pro- 
vision in the clause relating to fares which limited the compensa- 
tion the company might have to pay to holders of workmen's tickets 
meeting with an accident, to £100. He submitted that the clause 
was quite unreasonable, as no claim could arise except in the event 
of proved injury through the neglect of the company. He 
reminded the Committee that the Joint Committee of 1901, on the 
subject of workmen's trains, recommended some modification of 
the clause. 

Mr. CLopE said Fe hoped the Committee would let the clause 
stand a3 it was. A similar clause appeared in every tube railway 
Act, and bad become an established practice in Parliament. 

After deliberating in private for a short time, the parties were 
re-admitted, when the CHAIRMAN said the Committee had decided 
to pass the clause as it stood. "They, however, desired him to say 
that they did 8o, because it was in accordance with precedent, and 
they did not wish tbeir action to be taken as having expressed an 
opinion on the merits of the general question. 

The remaining clauses were then adjusted, and tho Bill was 
ordered to be reported to the House. 


TER NonrH-WrsT LoN DON Rairway. 
Tuis Bill sbould have come before the Committee, but all opposi- 
tion having been withdrawn, it was removed from the group and 
passed the Cbairman of Ways and Means on Monday as an 
unopposed measure. 


CHARING CROSS, Euston AND HaMPsTEAD RAILWAT BILL. 


Mr. FREEMAN, K. C., opening the case for the promoters cf this 
Bill, sa/d it was proposed to extend the authorised line to Golder's 
Hill from Hampstead, where there would be an end on connectioa 
with the Hampstead and Edgware line, and also to extend the line 
at Kentish Town to Higbgate. No objection had been raised to the 
proposals, except by some of the inhabitauts of Hampstead who fuarı d 
that a tunnel under the Heath would be detrimental to the turface. 
The promoters would not put any shafts or openings on the Heath, 
and the L C.C. and Hampstead Council were satisfied that at a 
depth of 200 ff. no injury would be caused to the Heath. 

Mr. GALBRAITH, C.E., gave evidence, and stated that as far as the 
engineering part of tbe scbeme was concerned, there was no 
ditficulty at all. It was perfectly possible to construct the tunnel at 
such a depth in the London clay, that no possible injury would be 
caused to the Heath. 

Sir ALEX. BINNIE also gave similar evidence. 

Mr. Fiaais, chairman of the committee of residents of Hamp- 
stead, maintained that the tunnel would damage the Heath, and by 
the draining of the subsoil there would be a risk of damage to the 
vegetation. It was feared that at some future date Parliament 
might be unable to refuse the demand that would be made for the 
better ventilation of the underground railways, and then ventilation 
shafts would have to be constructed on the Heath. 

Mr. ОлгввАІТН denied that there would ever be any intention to 
put up ventilating shafts on the Heath, and said there would be no 
difficulty in ventilating the tunnels with fans. 

The Committee afterwards found the preamble proved. 


— 


Gnazar Ховтияви anp SrTRAMD Rar, war BILL. 


Tun Chairman of Ways and Means og from the Committee 
on the Great Northern aad Strand way Bill, states that the 
railways апїгог еа be thno Great Northern and Strand Rail 


Aut, 1899, were intended to commence at the Great N 
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Railway Company's Wood Green station, and to extend southward 
to the Strand. It is proposed by the Bill to construct a deviation 
railway, the intention being that the northern terminus of the line 
shall be at the Finsbury Park station of tbe Great Northern Rail- 
way itstead of at Wood Green. The works connected with the 
station at Finsbury Park referred to ва tbe station section of 
deviation railway are proposed to be constructed by the Great 
Northern Railway Ccmpany. It is proposed by the Bill to 
authorite the abandonment of Railway No. 1 ard a portion of Rail- 
way No. 2authoriscd by the Act of 1899, and the application to the 
deviation railway (other than the station section) of a portion and 
the release of the balance of the money deposited in respect of the 
railway and portion of railway to beabardoned. That in pursuance 
of Standing Order No. 1584 а report from tke Board of Trade had 
had been referred tothe Committee. Such report after setting out 
the cireums'ances of the case stated that the Board of Trade had no 
special inf. rma!ion asto the effect on the traffic of the district con- 
cerne, which wou'd be preduced by the abandonment of the 
authorised Railway No. 1, but that subject to this observation the 
board taw no rezsou why the proposals contained in the Bill as to 
abandonment and repayment of deposit should not receive the 
favourable consideration of the Committee. It was explained to 
the Committee that the reason fur the proposed alteration of the 
scheme was that the Great Northern Railway Company kad 
decided to make Finsbury Park the excbarge station between the 
Great Northern system and the Great Northern and Strand and 
Great Northern and City Railways, and the Committee were 
satisfied that the change would be in the interest of the public, and 
that the traffic of the district concerned would not be injuriuusly 
affected thereby, and they therefore recommend that the prcpored 
abandonment and release of deposit money should be allowed. 16 
is proposed by the Dill to extend the pericd limited by the Act of 
1899 for the completion of tuch pcrtiorn of the works thereby 
authoriscd as is not proposed by the Hill to be abandoned (except a 
short length of railway, the construction of which is dependent on 
the making of a new street) and to extend the provisions of that 
Act 80 as to enable the promoters to pay interest cut of capital, 
within the time limited by the Bill, for the cor struction of the 
deviation railway. The Committee consider tbat ur.der the circum- 
stances the power so sought is reasonable, and they have allowed the 
same. In pursuance of the instruction of the House on July 16th, the 
Committee bad inserted in the lull provisions making the legislation 
as to cheap trains contained in the Brcmpton and Piccadilly Circus 
Railway Bill applicable to the railways between Brompton and 
Kiug's Cross in the event of the railways forming part cf a through 
route between (hose pointe, and providing for the railways from 
Finsbury Park to Brompton being in the aforesaid event treatcd as 
one railway for the purposcs of the Cheap Trains Act. 


Edgware and Hampsteod Rau . On Thursday Jast week this 
Bill came before the Unopposed Committees cf the House of 
Commons, and was ordered to proceed. It authorises the con- 
struction of a tube railway from Edgware to Hampstead. 

Great Northern and Strand Railway Compani.—This Bill which 
authorises the alteration and extension of the Great Northern end 
Strand Railway aud the transfer to the Brompton and Piccadilly 
Railway Company, was last week before the Unopposed Committee 
of the House of Commons, and the preamble was declared proved. 

Nottingham Corporation Bill.—Last week this Bill passed the 
House of Commons as an unopposed meaeure. 

North Stapordshire Tramways.—Tue Chairman of Ways and 
Means in the House of Commons last week had the above Bill 
before him as an unopposed measure, and, formal evidence having 
been given, the preamble was declared proved. It empowers the 
North Staffordshire Tramway Company to work tramways elec- 
trically in connection with the Potteries Electric Traction, Limited. 

Swansea Corporation bill.—The Select Committee of the House 
of Commons, presided over by Mr. Hey wood Johnstone, bas passed 
the preamble of this Bill, which gives power to borrow £21,000 for 
the construction of tramwaye, and £153,185 for the purchase of 
land for, and the extension of, the electric lighting station. 

Baker Street and Waterloo Railwey.—This measure came before 
the Chairman of Ways and Means in the Houte of Commons cn 
Monday, and was ordered to go forward, there being no opposition. 

Edgware and Hampstead kailway.—In his report to the House of 
Commons on this Bill, the Chairman of Ways aud Means states that 
а report from the Всага of Agriculture was submitted, but the 
powers as to the construction of the railway under part of Hamp- 
stead Heath had been struck out. Further, that the Committee 
had, pursuant to an arrangement stated to have been made by tke 
promoters, altered Clause 55 of the Bill, by reducing to cne-balf 
the special fares proposed to be charged for workmen, sud the Cem- 
mittee considered by so doing, they had sufficiently complied with 
the instructions of the House on August 1st. 

Saddleworth, Springhead, and Lees Tramways.—This Bill, which 
has already passed as an unopposed measure in the House of Lorde, 
was, on Monday, before the Unoppozed Con mittee of the Commons, 
and was ordered to be reported for third reading. 

Pontypridd Tramways.—A Select Committee cf the Hcuse of 
Commons, presided over by Mr. Ashton, was on Thursday and 
Friday last week engaged in the ccneideration of the Pontypridd 
Tramways Order contained in the Tramways Provisional Orders 
Confirmation (No. 2) Bill. The order authorises the Urban District 
Council to construct an extension of the present tramway system.— 
Mr. Ram, who appeared for the promoters, said the present pro- 
posal was to a large extent promoted to carry out the extension of 
a scheme which found favour with two Committees of Parliament 
laat session. The local authority was unanimously in favour of the 
Bill, and Ше chief opposers were the Taff Vale Railway, who 


objected that the tramways would be a serious competitor to them. 
There were also petitions from frontagere, who alleged that certain 
streets were not wide enough to accommodate the tramways.—Mr, 
Vesey Knox, representing the Glamorgan County Council, eaid that 


. they had come to terms with the Urban District Counci), and had 


agreed to withdraw opposition on condition that the District 
Council did not oppose any subsequent application by the Conr 
Council for running powers on reciprocal terms.—A number of local 
witnesses were called in favour of the Bill, and several frontagers 
gave evidence in opposition.— Mr. Balfour Browne addressed the 
Committee in opposition to the Bill on behalf of the Taff Vale 
Railway, but called no witucsses. The Committee adjourned till 
Tuesday, when, further evidence having been heard, the order was 
confirmed. 


Royal Assent.—The Royal Assent has been given to the following 
Acts :— 


Electric Lighting Orders Confirmation (No. 1) Act, 1902. 


Rothesay Tramways Extension) Order Confirmation Act, 1902. 
Bradford Corporation Act. 1902. 


Northumberland Electric Tramways Act, 1902. 
South Wales Elcctrie Power Distribution Company Act, 1902. 


Newcustle-upon-Tyne Corporation Tramways Extension Act, 1609, 
Kent Electric Power Act. 1802. 


Leicestershire und Waiwickshire Electric Power Act, 1909. 
Tyneside Tramways and Tramroads Act, 1909, 


London County Council ( Tramways and Improvements) Bill.—This 
Bill came before a Select Committee of the House of Lords, pre- 
cided over by the Earl of Yarborough, on Monday, Tuesday and 
Wednesday last weck. The Bill contains proposals for 11 different 
sections of tramways іп the Hammersmith, Fulham, Woolwich, 
Eltham, Camberwell, Denmark Hill, and other districts.—Mr. 
Erskine Pollock, K.C., represented the L.C.C., and in his opening 
statement said that the only opposition was directed to two sections 
of tramways, which were numbered 5 and 15 in the Bill. In the 
case of No. 5 tramway, it was proposed to start at Hammersmith 
Broadway, and proceed vid Fulkam Palace Road, over Putney 
Bridge, and end in the Lower Richmond Road; this tramway was 
2 miles 5 chains long, and would be worked on the under 
ground conduit system. No. 15 tramway commenced with a 
junction with the existing line in Camberwell Read, would go vid 
Denmark Ifill and Grove Lane and end in Lordship Lane. The 
line was propored on the suggestion of the Camberwell Borongh 
Council. The only opposition came from frontagers and property 
owners on the general grounds of depreciation to the value of pro- 
pert y.—Mr. J. W. Benn, chairman of the Highways Committee of 
the County Council, bore cut ihe Ccuncil's opening statement, and 
cenied that electric tramways tended to depreciate the value of 
property. On the contrary, he held that such lines were not so 
noisy or dirty as omnibuses —Mr. Peker, the tramway manager, 
said the conduit system would be employed cn the two tramways 
objected to, and he was of cpinion, from his observations in the 
United States and Canaca, that this syetem caused much less noise 
than the overhead system. With regard to the speed at which the 
cars would run, tnis would be controlled by an inspector of the 
Poaid «f Trade, who would examine tke lines. With reference to the 
{сер gradient of Dog Kennel Hill this presented ro difficulties 
fcr electrical traction. That scheme was rejected by the House of 
Lords last session at the instance of the East Dulwich Tramway 
Comyary, who сррсвед, but the cars of that company bad ceased to 
run. With regard to the tramway over Putney Bridge, that was 
an instalment ofa larger scheme, and it was hoped there would be 
a junction with the Loudin United Tramway system.—Local 
evidence was then called fcr Camberwell aud Fulham in support 
of the Bill.—Mr Bull, M.P. f r Hanimertmith, expressed the opinion 
that the present communication between Putney aud Hammer. 
smith was very inadequate, and Le welcomed tbe scheme of the 
Courcil Similar evidence was given by Mr. T. Davies, the Mayor of 
Fulbam.— Mr. Young, the L. C. C. valcer, said the estimated cost of 
acquiring properly for the Fulham scheme was £120,026, but 
they expected £93,000 то be recouped from the subsequent 
eales ot lend. Ihe ast cf property fer the Dulwich scheme 
was £78,900, with an expected recoupment of £5,000.— Evidence 
was called for the Dulwich district in oppcsiticu to the Bill on 
the ground that the property would be cepreciated and the 
wealthier inhabitants leave. Countel having addressed the Com- 
mittee, the chairman announced that the Committee had unani- 
mously decided that the preamble of the Bill was proved. 


Leeds Corporation Tramways.—The Order, contained in Tramway 
Order (No. 2) Biil autkorising the Corporation of Leeds to con- 
struct additional tramways in their city, came before Mr. Ashton's 
Select Committee of the House of Commons on Thursday last week. 
In all about six miles of tramways were propcsed under tbe Bill. 
Mr. Shaw who, with Mr. Moon, appeared for the Londen and North- 
Fastern Railway Company, asked that where the tramways pro- 
posed to crors a bridge of the company, the tramway authority 
should be made liable to pay the cost of any strengthening of the 
bridge which might be necessary, and he also submitted that should 
any iuterfererce take place in the running of the tramway by 
reason of the bridge having to be altered or strengthened, the 
railway company should not be liable to pay any compensation. 
Mr. Balfour Browne, K. C, contended that the road was in existence 
when the railway came, and the railway company built the bridge 
for their own convenience, and were compelled to maintain it foral 
time. The railway company were bound to make the bridge strong 
enough to carry all trafic which might lawfully have been carried 
on the road which was in existence before the bridge was made. 
The Committee held that the railway company were sufficiently 
protected by the Order as it stood, and overruled the objection, and 
the Order will accordiugly proceed. 


London United Tramways Bill.—On Wednesday last week, 4 
Select Committee of the House of Lorda, presided over by the Кап 
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of Yarborough, commenced the consideration of this Bill, which 
seeks to conten further powers on the London United Tramways 
Company for constructing tramways and widening roads in the 
counties of London, Middlesex and Surrey. Mr. Balfour Browne, 
K.C., appeared for the promoters, and explained that the Bill when 
originally introduced, asked for power for the company to construct 
about 15 miles of tramway to be worked on the overhcad trolley 
system of electric traction. When, however, the Bill was before 
the House of Commons Committee, one small line was struck out on 
the opposition of Wimbledon frontagera, while the suggested line 
over the Hammersmith Suspension Bridge was struck out at the 
instance of the London County Council, who contended that the 
bridge was not strong ~nough to carry the proposed tramways. A 
pledge was, however, given that the London County Council would 
come before Parliament, and ask for powers to construct a bridge 
which would be capable of bearing a tramway. With regard to the 
three short lines to be constructed in Hammersmith, an agrcement 
bad been come to with the London County Council, by which the 
Council would have power to purchase the lines at a given date. 
There was at present a horse tramway between Kew and Richmond, 
but this would be reconstructed for electrical traction. From 
Richmond the tramway would be carried through Mortlake aud 
Barnes by the river to Hammersmith, and the consent of the local 
authority had been obtained to this, although certain froutagers had 
petitioned against the line. It wasalso proposed to connect Malden 
with Wimbledon, and with the London County Council's system af 
Tooting. The present system of the company covered 46 miles, of 
which 16 miles were worked by electricity. There was practically no 
opposition from the local authorities, who had safeguarded the interests 
of the ratepayers, and had imposed obligations on the company with 
respect to widening certain roads. In fact, the total cost of the 
improvements which the company had undertaken to carry out was 
£338,000. As to the question of purchase by the local authorities, 
agreements had been made whereby the company paid certain sums 
to the local authorities for extensions of the periods. Evidence 
was given by Mr. J. Clifton Robinson in support of the scheme. 
He considered the overhead system a more useful and successful 
system than the conduit system. Mr. Benn, the chairman of the 
Highways Committee of the London County Council, had, ко far as 
he was able to do 80, pledged the Council to apply to Parliament 
next year for power to construct a new bridge at Hammersmith, 
and to run а tramway over it. Mr. E. J. Halsey, chairman of the 
Surrey County Council, Mr. Howell, surveyor to the Surrey County 
Council, and Mr. Barton, chairman of the Highways Committee of 
Barnes Urban District Council, gave evidence in support of the 
Surrey proposals. Mr. Skewes Cox, M. P. for the Kingston Division 
of Surrey, said the local authorities in the constituency were in 
favour of the tramways from Richmond to Hammersmith. Mr. 
C. J. More, engineer ta the Thames Conservancy Board, gave 
evidence as to the river embankment the company would construct 
at Barnes ata cost of £30,000. This would, he said, make no differ- 
ence to the low of the river. The Thames Conservancy had given 
а license to the company. Mr. Humphreys, a member of the Tram- 
ways Committee of the Richmond Town Council, said the feeling 
of the locality was overwhelmingly in favour of the proposed lines. 
Mr. Thompson, a member of the Richmond Town Council, gave a 
number of statistics showing the fares charged at present by the 
railway companies. Mr. Bond, a member of the Wimbledon Urban 
District Council, eaid the lines proposed in Wimbledon would be 
very advantageous to the district, and would give a route to 
Malden and Kingston. A great deal of local evidence was called 
for the Wimbledon district, all the witnesses speaking in favour of 
the scheme, especially as affording facilities to the working classes. 
This closed the case for the promoters, and it was stated that the 
Malden and Coombe District Council had withdrawn opposition on 
the promoters undertaking to widen the road at the Norbiton Park 
он, and thus remove the inconvenience of the sbarp curve 
ere, 

On Friday Lord R. CROW, K.C., withdrew the opposition of 
krontagers to the Wimbledon tramways, but addressed the Com- 
mittee on behalf of frontagers in opposition to the Barnes and 

mmersmith sections. A number cf witnesses were called, who 
held that the proposed tramways would depreciate property. The 
Committee found the preamble of the Dill proved, and ordered it 
to be reported to the House for third reading. 


Saddleworth, Springhead and Lees Tramways.— This Bill, which 
incorporates the Saddleworth and Springhead Tramways Company 

and authorises the construction of tramways in Saddleworth, 
Springhead and Lees of a length of about 14 miles, came before a 
Belect Committee of the House of Commons, was ordered to be 

m from the group and referred to the Unopposed Com- 
ittee, 


Paker Street and Waterloo Railway.—It is announced that all 
opposition to this Bill will be withdrawn, and it has been referred 
to the Unopposed Committee. The Bill authorises an extension of 
time for the completion of works. 


Garston and District Tramways and Electric Supply (Transfer) 
Bul.—Last week this Bill was before Earl Morley in the House of 
Lords as an unopposed measure, and was ordered to go forward 
for third reading. 


Pramwans Orders Confirmation (No. 1) Bill.—Thia Pill was 
the Chairman of Ways and Means in the House of Commons 

last week аз an unopposed Bill and was ordered to go forward. 
@ measure confirms Orders granted by the Board of Trade to 
anger Cheadle and Gatley, Lees, Southport, Stockport and 


LEGAL. 


ELECTRIC TRAMWAYS CONSTRUCTION AND MAINTENANCE COMPANY, 
LIMITED, 0. RUTTERFORD. 


Ix the Chancery Division of the High Court of Justice on Friday, 
Mr. Justice Buckley had before him a motion on behalf of the 
defendant that all proceedings in this action might be stayed upon 
terms of a certain agreement that had been entered into in terms 
of the notice of motion. 

Mr. BUCKMASTER, K.C., in support of the motion, stated that the 
action was brought against Mr. Rutterford to obtain specific per- 
formance of certain agreements relating to electrical construction. 
The action was in the paper for hearing before Mr. Justice Byrne 
on July 7th, and certain terms were agreed between Mr. 
Rutterford and two gentlemen, who, it was said, had power to 
act on behalf of the company, namely, Mr. Harry Lawson and 
Mr. Osborne. It was now denied that either of those gentlemen 
had any authority to bind the company. Mr. Harry Lawson was 
not a director, and Mr. Osborne was merely the secretary. Pro- 
ceeding, the learned counsel stated that his evidence was not in a 
position at present to enable him to move the motion effectively. 
Therefore, he asked that the motion should stand till the trial, 
when he could cross-examine these gentlemen, and ascertain 
whether the terms of agreement were communicated to the com- 
pany, and were adopted. If h2 showed that that was the case, the 
«action would have to be stayed. 

Mr. Аѕтвовү, K.C., for the company, said he was quite willing to 
facilitate the matter, provided costs were reserved. 

His LOoRDSHI ordered the motion to stand till the trial of the 
action. 


RossALL v. BLACKPOOL, Sr. ANNES, AND LyTHAM TRAMWAY 
COMPANY. 


ABISING out of an electric car accident, the Blackpool, St. Annes, 
and Lytham Tramway Company were sued at Blackpool County 
Court on July 23rd by J. Rossall for damages for injury to a horse. 
It appeared that on May 29th one of the company's cars collided 
with plaiotiff’s horse, severely injuring it. Judge COvENTRY, in 
awarding the plaintiff £32 2s, said that possession of a certain part 
of the road belonged to the tramcara, and other traffic must make 
way for them. The company, however, had no right to expect 
horses to be whipped up to get out of the way of the trams. Roads, 
he added, were not made for trams, but for the ordinary traffic of 
the country. 


ELECTRIC lamp REGENERATING COMPANY, LIMITED. 


Mn. Justice BuckLxx, sitting in the Chancery Division of the 
High Court of Justice on Friday for the disposal of company 
business, had before him a petition by Howard & Jones for the 
wiuding-up of the Electric o Regenerating Company, Limited. 

Mr. WHINNEY, however, stated that a scheme of reconstruction 
had been proposed, and 55,000 out of 80,000 shareholders, at a 
meeting on the Friday previous, approved it in principle. The 
scheme provided for further capital, and a sum was eubscribed 
which was sufficient to cover the claims of creditors. Mr. Milne, 
the chairman, would give his personal undertaking to pay the 
creditors. 

His LonpsHiP ordered the petition to stand over to see if the 
undertaking was carried out. 


BUSINESS NOTES. 


American Electrical Exports,—The value of the elec- 
trical goods and apparatus exported from the United States during 
May last i8 retarned at £151,545, a decrease of £9,369 as compared 
with the corresponding month of 1901. By far the largest quantity 
was shipped to England. 


Exhibition.—The third annual Ironmongery, Hardware 
and Electrical Trades Exhibition and Market, is to be held at the 
Agricultural Hall, Islington, from August 12th to 22nd. 


Meeting Called.—A meeting of stockholders of the 
Blackpool Electric Tramways (South), Limited, is to be held at 
Liverpool, to consider their position. The meeting is called by the 
trustees under the Debenture Stock Trust Deed. 


Nernst Lamps on the Canadian Arch.—We under- 
stand that the coming illumination of the Canadian Arch will again 
be сіу executed with Nernst lamps. The Electrical Company, 
Limited, wnich has secured the order also for the illuminations on 
August 9th, 10th and llth inst, is endeavouring to make this 
display a most brilliant spectacle of effective illumination. On 
the night of June 30th, the London public saw for the first time an 
illumination executed with Nernst lamps, but this time the Elec- 
trical Company, Limited, is goiny to use about double the number of 
these lamps before employed, aud a very remarkable effect should 
be produced. It isstated that after the first successful show of 
Nernst lamps, the company received large orders for them. 
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Electrical Wares Exported. 


Waar oma Тоту 30TH, 1901. WIIX имріма JULY 29TH, 1902. 


Adelaide  .. T .. Value £16 Alexandria. 'Teleg. mat. Value £580 
Amsterdam .. x " T 90 Buenos Ayres a oe ee 


Buenos Ayres es БЕ . 288 Calcutta is 555 os 
„ Teleg. wire ee 820 | m Teleg. instruments.. 1,053 
Caloutta .. .. 678 Саре Town.. es æ 41 
Саре Town .. .. .. .. EOL Christchurch se о же же MI 
T Teleg.sundries .. 4*3 | Christiania. Teleg. wire is 45 
Chefoo, Teleg. malt. 37 Colombo „ d .. 8,932 
Chinde. Teleg. mat, ..  .. 122 | Copenhagen ss ae “a3, €50 
Colombo  .. = we vx 00 is Teleg. mat. zx 78 
Copenhagen. Teleg. mat. " 88 Durban es es; .. 622 
Demerara. Teleg. mat... „180 15 Telcg. mat. e. 1,362 
Durban xis d n SQ obs „ Fremantle. is és on 80 
Fast london ge e .. 209 Grenada, Teleg. mat. .. ee &6 
Flushing. is a . 116 Hamburg. Teleg. cable s 25 
Gottenburg zi s P» 12 Hong Kong.. ks ЯТ oo AES 
Hong Kong. Teleg. apparatus 40 Larache  ,. ee va si 24 

" Teleg. mat. he 83 Madras А s ёз - 
Lyttleton i ue e 32 Melbourne .. và ics . 147 
Madras ee oe oe ee 749 Nagasaki ee ee ee ee 70 
Malta ow es oe ee ee 246 Naples ee ee ee ee 210 
Marseilles. Teleg. mat. .. 145 O-tend 85 вз А .. 370 
Melbourne .. a °з .. 583 Perth M vis ES . . 1.061 
Ostend sa sa 10 Port Elizabeth 1,500 


Rangoon  .. m Vi x 40 Rottcrdam.  Teleg. wire es 35 
Perth aig ve 885 . 345 | Shanghai . m - . .. 174 
Port Said. me x 20 Bvdney s E. P . 876 
Ban Francisco e oA ВР 42 Tientsin ee ә s% x 39 
Shanghai... SS we ae 71 Valparaiso .. Am Us es 49 
Singapore ee ee ee ee 47 Vera Cruz ee ee ee ee 8,535 
Bydney sa #2 Sis 2,420 Yokohama .. ga és .. 166 
" Telephones .. oe 41 
Valparaiso. és е aie 74 | 
Vera Cruz .. $a es i 29 
Wellington . % T .. 225 
РА Teleg. mat... oo 78 
- Telephones,. 1,790 
Yokohama ,. "- ou „ 6 
Total ee £11,211 Total 227,801 


‚о! 


Foreign Goods Transhipped. 


Cologne, Teleph. cable. Value £278 Gothenburg. Elec. appar. Value £15 
Durban. Elec. mat. es ,. 123 
Gothenburg. Elec. apparatus.. 13 
Madras, Elec. car parts oe 76 


Total .. 


£190 

Bankruptcy Proceedings.— The public examination 
was held last Tuesday at the London Bankruptcy Court before Mr. 
Registrar Linklater, of A. J. Sanderson, lately managing director of 
the Electrical Inkless Printing Syndicate, Clifton Mansions, Cold- 
harbour Lane, Brixton. The debtor applied to pass upon accounts 
showing a deficiency of £18,602. In the course of his evidence, he 
stated that he and a brother formed the syndicate in September, 1898, 
with a capital of £60,000. They held the patents, under a contract 
to purchase them, from Mr. Green, of Dovercourt, at the price of 
£15,000, which was paid as to £3,000 in casb, and £12,000 in shares. 
The patents were resold to the syndicate for £60,000, which they 
received as to £4,000 cash, and £56,000 in shares. Witness handed 
over his £24,000 vendors’ shares to his wife. He was appointed 
managing director without salary, and held the office until he 
resigned in September, 1901. He was brought to the Court on the 
petition of Mr. E. Toppin, who claimed £4,500, under a commission 
note given him by witness for obtaining the introduction to Mr. 
Green. The debtor was examined regarding certain building 
speculations in which he had been interested, and was ultimately 
allowed to pass. Mr. F. Cooper Willing appeared on his bebalf. 

A first and final dividend of 28. 034. ів to be paid in re G. J. 
Lloyd (9. J. Lloyd & Co.), electrical and mechanical engineer, of 
Bristol. 


Liquidation.— Imperial Electric Supplies, Limited, of 
Charing Cross Road, has resolved to wind up voluntarily with Mr. 
E. P. Harvey as liquidator. 


Books Received.— Annual Calendar of McGill College 
and University,” Montreal. Session 1902—3. Montreal: The 
University. 1902. 

“La Traction Electrique par, Contacts Superficiels du Système 
Diatto,” by Ch. Julius. Paris: Gauthier-Villars. 1902. 2 fr. 75 с. 

“ Proceedings of the Thirty-fifth Annual Convention of the 
American Institute of Architects, 1901." Washington: By the 
Board of Directors. 

“ British Trade and the Zollverein Issue," by L. G. Chiozza. 
London: The Commercial Intelligence Publishing Company. 1902. 
1s. net. 

“The Scientific Writings of the Late G. F. Fitzgerald," by Joseph 
Larmor. London: Longmans, Green & Co.; Dublin: Hodges, 
Feggis & Co., Limited. 1902. 158. 

“Science Abstracts,” July 25th, No. 55. London: The Feilden 
Publishing Company, Limited. 2s. 

“ Sur les principes fondamentaux de la Théorie des nombres et 
de la Geométri¢,” by H. Laurent. Paris: C. Naud. 1902. 


Catalogues and Lists.—Mr. A. G. THORNTON, of 
Manchester, has sent us his price list of the Nerite” adjustable board 
and square, which seems to be a capital piece of apparatus for the 
drawing office. It can be fixed at any height, vertical or horizontal, 
or at any required angle, and the square is counterbalanced ; the 
whole t is very portable, constructed of good materials and com. 
paratively inexpensive. 

We have received from Mzssns, Duncan CaxPBELL & Son 
Glasgow a box of sample ' Century " document bands, a clever an 
sim 


devios for instantly fastening together a bundle of papers, 
whích can with equal oss be released. 
Massas, OOLZ, Mnenrur & Montur, LTD., of Prospect Foundry, 


Sheffield, have issued a very complete catalogue of their con- 
densing equipments. The book is excellently arranged, and con- 
tains many illustrations, including a number of views of the works. 
The letterpress describes & few of what are considered the best 
condensing and cooling plant arrangemente, and a good list is given 
of corporation electrical and other works for which condensing 
plants have been supplied recently or are now in hand. Some 
„notes on condensing plants, heaters, evaporators and cooling plants 
for steam power installations,” which occupy nine pages, consider 
the question of the most suitable type of plant for certain purposes, 
These are followed by descriptions and pictures, among them a 
number of diagrammatic sketches of different parts of condensing 
equipments and many auxiliary appliances. <A number of views 
appear of the Stockwell generating station of the City and South 
London Railway, showing the lay-out of this firm's engines and 
condensing plant thercat. We have no doubt that many of our 
readers will be anxious to have a copy of this small book in their 
possession. 

М 68565. CROMPTON & Co., Lro., of Chelmsford, have brought out 
a list, in which they describe and show their new “BS” type of 
double-carbon arc lamps. The “8” type single-carbon lamp is said 
to have achieved a great {виссеѕв, hence the introduction of the 
“SS” lamp, which is being offered in two sizes, known as 88 
short” and “ 58 long.” The mechanism of the lamp is of the 
differential type, except in a few special cases, the principle of it 
being the same as that of the " 8” type single-carbon lamp, but the 
arrangement of parts has been modified to meet the special require- 
ments of the duplicate feed. The lamp has few working 
parts, and these are readily accessible. The moving parts are 
balanced, and the design of the mechanism enables the most deli- 
cate feed to be maintained throughout the whole of the burning 
hours. The lamps focus correctly, and the distance between the two 
pairs of carbons is reduced toa minimum. Both poles of the lamp 
are, moreover, insulated from the frame and case. The lamp is 
supplied for continuous and alternating circuits. 

The ELECTBICAL Co., LTD., have just issued lists Nos. 10, 13 and 
15; 10 is devoted to accumulator apparatus; 13 to lightning arres- 
ters and sundry safety devices, and 15 to measuring instruments. 
Each list bas a convenient thumb index to the different sections, 
and all of them are fully illustrated. 


Dialite Cables.— In February last Mr. Wordingham 
reported on a cable manufactured by the Bt. Helens Cable 
Company, Limited, insulated partly with paper, and ly 
with a material known as dialite, and his results were published 
in the ELECTRICAL Review for February 21st, 1002. This 
cable may be said to have been insulated with paper and 
the paper protected from moisture with the  dialite, 
although as was shown in that report, the dialite was itself an 
insulator. On June 20th he made teste on other cables in which 
dialite was employed as the dielectric, paper of a relatively small 
thickness being only used next to the wire, and in one of the cables 
the paper was omitted altogether. Dialite, we may add, is a 
vulcanised substance of the greatest durability, the raw material 
called bitumen having been in successful use for many years. It is 
purified by a special process on the latest scientific basis. The 
tests showed that all the cables have a satisfactory insulation 
resistance whether they be intended for underground work or for 
house wiring. The tests of the dielectric strength, however, are far 
more important than the insulation resistance, and the results 
attained were most remarkable. That a wire 20 small as 7/22's 
should withstand for half-an-hour, without breaking down, a 
pressure of between 1,800 and 1,900 volts, shows exceptionally high 
dielectric strength, and seeing that there was no paper at all on this 
sample, it shows conclusively the valuable properties of dialite. 
The bending test of the large cable, i.e., 37/12, was also a severe 
one, and speaks well for the mechanical strength of the material. 
The series of tests carried out, however, in connection with the 
house wires are, to Mr. Wordingbam's mind, the most satisfactory 
evidence as to the mechanical properties of the material. The con- 
ditions were severe, and were just those to which cables would be 
likely to be subjected in practice. In conduit systems of house 
wiring, cables are very frequently drawn round bends in the tubing, 
and it is no uncommon thing to pull them through holes bored in 
joists. The knotting of the cable imitates well the kink which is 
so often put into a cable by a careless wireman. After being 
subjected to this treatment, the wires, in every case, stood 10,000 
volts, and did not break down until between 15,000 and 18,000 
volts had been applied. Mr. Wordingham’s conclusion is that so 
far ав сап be judged by experiment, wires insulated with dialite 
appear to be of good insulation resistance, of high dielectric 
strength, and even without the additional protection of braiding or 
taping, very strong mechanically. Not onty, therefore, should they 
be well suited for underground mains, but also for the interior 
wiring of premises. 


The E.L.B. System.— The Electric Lighting Boards 
Company contributed to King Edward’s Hospital Fund by under- 
taking the entire illumination of the Crystal Palace transept on 
the occasion of the great Empire Ball, and at the same time did 
some record work so far astime was concerned. The installation 
comprised 2,200 lights, worked in the form of an enormous velarium 
over the centre of the transept, and in outlining the galleries and 
Royal Box in festoons. The lights and festoons were covered with 
artificial flowers, and the number of connections required some two 
miles of cable, as the distance from the ly source was con: 
siderable, The whole of this work was executed in three days of 
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artistic that the Crystal Palace authorities retained the work for the 
American Festival and some well-known caterers propose taking 
over the whole of the installation. 


Electricity in Coal Mining. — On the 12th ult. the 
members of the North of England Inetitute of Mining and 
Mechanical Engineers bad a meeting at Bishop Auckland, Durbam, 
in order to inepect, at the invitation of the owners, South Durham 
Colliery, where there is an extensive electrical plant. The installa- 
tion was put in really on the grounds of economy, coupled with 
efficiency, and consists of powerful pumps and coal-cutting machines. 
The pumping plant consists of a continuous current generator, steam 
driven, two electric motors, and two ram-pumps. The current is 
obtained from a Scott & Mountain six-pole generator. The main 
shaft pumps have rams 11 in. in diameter x 18 in. stroke, capable 
of delivering 500 gallons per minute to a height of 400 ft. The 
coal-cutting machines, five in number, are of the Goolden bar type, 
which are driven by motors. This latter plant was erected by the 
Electrical Coal Cutting Contract Corporation, and the cutting was 
done at a fixed price per ton, but the plant was afterwards bought 
by the South Durham Coal Company. The visitors were entertained 
to luncheon, and then Mr. Fenwick Darling, colliery agent, read a 
paper on the reasons why the electrical system had been adopted. 
These were (1) the necessity of increasing the plant at the 
John Henry Pit, where the pumps were needed, was 
entirely avoided; (2) by keeping the generating plant at 
the Harry Pit, half a mile away, where а large boiler 
plant is already in existence, a very large saving in coal is 
effected, as at nights and week-ends, when coal drawing is not in 
operation, there is sufficient steam got by the waste heat from the 
coke ovens to drive the electrical plant; (3) by concentration of 
plant enabling better and more efficient supervision and reduction 
of wear and tear, by having all the electrical plant driven by one 
thoroughly efficient and reliable engine ; the generating plant and 
pump are capable of pumping the whole of the water at present met 
with in the seams at night, and so long as this is the case, very little 
steam beyond what is got from the coke ovens will be required, 
but it is quite possible that a coneiderable increase of water might 
be met with at the large fault, known to exist, when it is reached in 
these seams, and in that case it will only be necessary to put down 
an additional boiler, and by driving the pumps night and day, there 
wil be no difficulty in dealing with 1,000 gallons of water per 
minute during the 24 hours, as well as doing the coal-cutting and 
hauling in the Hutton seam, which it is intended to drive by this 
plant. Mr. Darling mentioned that the pumping plant had been 
supplied by Messrs, Scott & Mountain. He did not say that elec- 
tricity was the power to be used under all circumstances, but the 
circumstances existing at that colliery were such as made its use 
eminently suitable. 


EP.S. Batteries,—(Contracts for the supply of storage 
batteries have been placed with the Electrical Power Storage 
Company, Limited, by the Corporations of Falkirk and Newport, 
and also by the Windsor Electrical Installation Company, Limited. 


Fire Extinetion.—^4 propos of our recent remarks 
on fire extinction, Messrs. J. G. Grimsley & Sons, of Leicester, send 
us a pamphlet illustrative of their patent automatic fire extinguisher, 
This device is of the gprinkler type, and its operation is controlled 
by the expansion of metal with rise of temperature. This has the 
advantage that as soon as the fire is put out the flow of water ceases. 
Various patterns of fitting have been devised to suit Ic cal condi- 
tions and the apparatus is being shown at the Wolverhampton 
Exhibition. 


For Sale.—Messrs. Percy Huddleston & Co., announce 
in our business pages to-day an auction sale of water-tube boilers, 
engines, and three-phase alternators, also D.C. plant, &c., at the Balls- 
bridge and Clontarf Tramways Depot, Dublin. The sale takes 
place on August 21st., not on the date previously announced. 


Holidays.— Messrs. Royce, Limited, of Manchester, 
intimate that their works will close for the annual holidays, 
to-night, Friday, August 1st, and will re-open on Monday, August 
llth. No goods will be received between these dates, but the 
offices will remain open for correspondence purposes. 

Messrs. Foxcroft & Duncan's works will be closed from Saturday, 
August 2nd to Monday, 9th, inclusive, owing to the two Bank 
Holidays and the men's beanfeast coming during the week. 


New Casing.—4A correspondent, Mr. J. D. Palmer, of 
905, Strone Road, Manor Park, sends us samples of a new form of 
casing for electric wires, which he has patented. The device con- 
usts of a thin iron, zinc, fibre or other kind of troughing with a slot 
along each edge, into which the capping, of similar material, is slid 
in long lengths. The qualities claimed for it are accessibility, 
simplicity, durability, &c., and the casing, it is said, can be made 
watertight with paint or varnish. The last claim is hardly tenable ; 
but the casing is certainly ingenious. 


Phono-Electric Wires.—We have received a small 
рар entitled " Phono-Electric Telephone and Telegraph 

es, which, for ingeniously pieced together absurdities, we 
have seldom seen equalled. The wire which this remarkable 
effusion describes is stated to have a “perfect power of trans- 
mitting electric signals.” Without alluding for the moment to what 
18 not stated, we may refer to the following :—" Phono-Electric is 
lj times ав strong as the best hard-drawn copper.” Now the 
highest breaking strain actually quoted for this wonderful material 


* 


is 85,500 Ibs. per sq. in.; bard-drawn copper, for which no figures 
are given, we may mention, will bear a strain of 30 tons per вч. in., 
or 67,200 lbe., f. e., the phono-electric wire has a breaking strain 27 
per cent, not 50 per cent, higher tban that of the best bard- 
drawn copper. Next, as to resistance; we observe that phono- 
electric wire 80°81 mils. in diameter, is stated to bave a resistance 
per 1,000 ft., at 75°, of 393 ohms. Now hard-drawn copper of 
the same gauge has a resistance of 1:65 ohms only, t.e, hard- 
drawn copper wire is more than twice as good as the phono- 
electric, from this point cf view, though we are informed 
that “the specific resistance ‘ic, the high resistance) of phono- 
electric wire is a positive benefit.“ It is stated that under 
а torsional test the  phono-eieetric wire will stand nearly 
three times as many complete turns in a given length as will 
bard-drawn copper; no corroborative figures are given in 
proof of this; the writer is doubtless unaware tbat bard- 
drawn copper wire 80 mils in diameter, will, ina length of 3 in., 
stand a minimum of 25 twists without breaking (Post 
Office specification); this wire must, therefore, stand 75 
twists; we should be glad to receive attested proof of the 
latter. We are informed “For clear signalling, the absolute con- 
ductivity of the line is a matter of far less importance than the 
proper balancing of inductance and capacity "—truly a clear and con- 
cise scientific statement! Also 'phono-electric wire gives the clearest 
speech and the sbarpest signals of all materials used for line wire.” 
Will the inventors please state wbat the actual inductance is in 
millihenrys, and the electrostatic capacity in microfarads, of the 
* phono-electric " wire, in comparison with hard-drawn copper wire 
of similar gauge? Also will they give properly attested evidence 
of the actual speaking results obtained on, say, two wires 500 miles 
in length, one of the phono-electric material and the other of hard- 
drawn copper, both wires being of equal diameter? If sucha test were 
made, and were made public, we are confident that no more would 
be heard of the valuable electrical properties of the material, what- 
ever may be its mechanical advantages. We do nct question the 
latter, but should be glad to see full tests given side by side with 
those of hard-drawn copper (to Post Oftice specitication). 


Roumania.—The German Chamber of Commerce for 
Roumania announces that a number cf important contracts for the 
establishment of electrical] installations in Roumania have just been 
concluded. In addition to several private plants of a comprehen- 
sive character, agrcements Fave been entered into for the erection 
and equipment of municipal electric lighting stations at Constantza, 
Bacan, and Tirgovist, whilst the conclusion of a similar contract for 
the town of Roman isimpending. The largest share of the work 
has been placed with German firme, but notwithstanding this, says 
the Financial Times, complaints are being made that the German 
companies pay little attention to the conditions prevailing in 
Roumania. | 


Schuekert Losses.— Reuter's Nuremberg correspondent 
says tbat the balance-shect of the Schuckert Company shows a 
deficiency of 15,500,000 marks, owing to depreciation of material, 
writing off, and the formation of guarantee funds for depreciation to 
the amount of 9,000,000 marks. The general meeting to be held on 
the 19th inst. will have under consideration a proposal to cover the 
loss by drawing on the reserve fund. 


Tramways Exhibition.—The Mica Boiler Covering 
Company, Limited, had a small exhibit of their coverings for 
boilers and steam pipes at this exhibition, and a fair amount of 
business resulted. 

The United Engineering Company, of 154, King’s Cross Road, 
W.C., who, it will be remembered, were among the exhibitors at the 
recent Agricultural Hall show, have sent us some lists of their 
tramway specialities. They are the sole makers of the United” 
rail cleaner, the Manley patent fuse and distribution board, 
other lines being B.E.T. slipper brakes, U.E.C. motor cars, and the 
British sand bon. 


Westinghouse Works,—4A few days ago the Lord Chief 
Justice, Lord Alverstone, accompanied by a party includiug Mr. 
Justice Wills, Mr. J. K. Bythell (chairman of the Manchester Ship 
Canal Company), Sheriff Agnew, and other gentlemen, visited the 
large new works of the British Westinghousc Electric and Manu- 
facturing Company at Trafford Park, Manchester. The visitors 
journeyed to the works by railway in a special single saloon train, 
alighting actually at the machine shop, which is the largest 
engineering shop in the kingdom, and made a complete tour of the 
various departments. Lord Alverstone expressed a desire to repeat 
his visit at some time in the near future, when manufacturing 
operations will be in full swing. 


What Our Consuls Say.—Ger»any.—'The manufacture 
of electric machines, Consul-General Oppenheimer (Frankfort-on- 
Main) reports, is particularly flourishing in Germany. The 
exports, he states, amounted in 1:00 to £1,160,000, the 
imports to £325,000. The electrical industry of Germany, 
owing to the constant competition of the larger banking 
establishments of the country and their readiness to advance 
money, often without the necessary investigations, for the dev :lop- 
ment of industrial enterprises, was enabled to find, during a 
number of years, fresh capital for investment in its enterprises, and 
thus to develop to very considerable proportions. But as soon as 
money became scarce, the facility of further expansion ceased, and 
this, remarks Consul-General Oppenheimer, in his report on the 
trade in the consular district of Fraukfort-on-Main for the year 
1901, for a number of concerns, menut the beginning of the 
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inevitable reverse. During the upward movement the electrical 
industry was the banker's spoiled child, so that one electrical issue 
followed the other. For this, Mr. Oppenheimer states, there was 
some justification, inasmuch as the industry needed tremendous 
capital for the establishment of electrical central power and light 
stations in the prosperous cities, and for the conversion of the 
system of horse tramways into one of electric cars. боре cities, 
like Frankfort, most successfully undertook to manage euch 
business themselves, but the initial outlay in every case 
required much capital; in other cities the electrical companies 
undertook the task for their own account, and thus tied up con- 
siderable funds for many years to come. The activity of the elec- 
trical enterprises, Mr. Oppenheimer states, was first checked by the 
tightness of the money market, which drove the rate of interest to a 
very extraordinary figure, but afterwards the universal distrust 
against new enterprises further handicapped fresh developments. 
Then, again, came technical improvements in gas lighting, and the 
average high price of electric light, influenced the investing public, 
which began to show greater reserve. The participation cf scme 
companies in unsound foreign enterprises, which ended in heavy 
losses, further undermined the public contidence. Yet, says Mr. 
Oppenheimer, it must be admitted that the prospects have con- 
tinued throughout, and still continue fair, for developirg electrical 
lines and for supplying entire branches of industry with clectric 
power, although the heavy competition of the companies among 
themselves frustrates an improvement in prices. In the electrical 
industry, as in so many other branches, Mr. Oppenheimer thinks 
an improvement can only be expected with a general turn in the 
tide of trade. 


Corea, —Mr. H. J. Muhlensteth, the able and energetic director 
of the Imperial Corean Telegraphs, has furnished Mr. II. Goffe, the 
Acting British Vice-Consul at Chemulpo, with the following par- 
ticulars of the working of the telegraph system during 1900, and he 
and his staff are to be sincerely congratulated on the successful 
results which have attended their efforts. No less than 474 
miles of line have been added to the system during the 
past 12 months, bringing the total mileage in operation 
up to 2,170 miles, while the number of offices open for the 
transmission of messages has been increased from 23 to 27. During 
the same period the receipts amounted to £8,300 with 152,455 tele- 
grams, as compared with £7,244 and 125,410 messages for the pre- 
ceding year. It is hoped that with careful management the 
department may soon be able to pay its own way instead of being, 
a8 at present, a charge on the Imperial revenue. The following is 
the list of offices open to the public in Corea, thre orthography 
employed being the officially correct one as used in the Nomen- 
clature officielle des Bureaux telegraphiques du Monde," а copy of 
which is supplied to every telegraph office in the world :—Echow, 
Anchu, Unsan, Chinnampo, l'ingyang, Kaisung, Seoul, Chemulpo, 
Kunsan, Kongchu, Chunchu, Mokpo, Tehkoo, Massampo, Fusan, 
Yuensan, Hamhiung, Haichu, Kimsung, Chungchu, Kivangchu, 
Chinchu, Pukchong, Kiongsurg, Sungchin, Givendoline, Yeng- bin ; 
offices at Hiveiriong and Kronghung are to be opened later. Tele- 
grams handed in for transmission in any other orthography, if not 
refused, are at “sender's risk" and will always be subject to more 
or less delay. The Westernisation " of Seoul] (Corea), is reported 
to go on apace. An electric tramway row embraces a large portion 
of the city and suburbs; the principal thoroughfares are lit with 
electric light, which is installed also in the Palace and many private 
houses; a handsome new Japanese Post Office has recently been 
erected in the foreign quarter, and a scheme of waterworks for the 
entire city is talked of. At Chemulpo various improvements are in 
progress, and the Japanese Post Office is about to inaugurate a tele- 
phone service which 18 to be connected with a similar service in the 
capital. Among the improvements at Fusan is the installation of 
clectric light and the construction of waterworks. 


Russia.-.Unless some energetic person steps in, Acting Vice- 
Consul Hunt thinks that the much-talked-of projects for electric 
light and tramway, water supply and drainage for Kertch (Russia) 
are likely to remain unfulfilled for some time to come. A member 
of the Municipal Council of Kertch, he states, has expressed an 
opinion that it would be desirable to construct furnaces for the 
destruction of refuse, such as are in operation in other countries; 
and as the town has a small electric plant, consisting of tive arc 
lamps, for the lighting of the sea-walk, a project of utilising the 
above-mentioned furnaces for producing the electric energy would 
be welcomed by the municipality. Tbe projected installation of 
electric light, electric tramway and waterworks at Mariupol 
(Russia) are reported to have made no headway, and the Munici- 
pality of Mariupol is still open to receive tenders for the fulfil- 
ment of those plans. Vice-Consul Walton thinks there are still 
good openings at Mariupol for electrical machinery and appliances, 
and, in fact, machinery of all kinds. 


Spain.—A new line of electric tramways was constructed las! year 
from Barcelona to the outlying district of Horta. The line, aceord- 
ing to a recent report, which was opened in July last, is 6 kiloms. 
(34 miles) in length, and is worked by the “Compagnie Anonyme de 
Tramways de Barcelona à San Andres and extensions,” a Lelgium 
company having a capital of £240,000. The central station, whieh 
is situated at about three-fifths of the distance between Parcelona 
and Horta, contains a plant, capacity $00 IP., supplied by a ‘aris 
firm, which supplies gas to two gas engines of 150 H.P. and one of 
300 н.р. each built by Crossley Bros. These are directly coupled 
to three continuous current dynamos, which supply current to the 
line at a pressure of 500 volte. The company owns 12 electric cars, 
each fitted with two Thomson-IIouston motors of 25 н.р, aud 18 
trailer cars. They maintain а 10-minutes' service throughout the 
day, and their gross receipts, Consul-General J. F. Roberts states, 
average about 1,200 pesetas per day. The whole of the work was 


carried out under the superintendence of the company’s engineers, 
and the contractors for most of it were a British firm, Мева. F. H. 
liagge & Co, electrical engineers, of barcelona. Nearly all the old 
mule and steam tramways, it is stated, are being converted for 
electric power, and tramway extension is one of the greatest sources 
of labour at present. New lines are being put down in all direction 
and next year, Mr. Roberts anticipates, will see a still further 
development of the electrical system. The entire importation of 
cables for electric lighting iuto Alicante (Spain) during 1900 and 
1901, Vice-Consul Cumming reports, amounted to 290 and 500 tons 
respectively, the whole being obtained from Italy. The telephone 
system of Denia (Spain), Vice-Consul Morand reports, was developed 
considerably last year, the system now embracing the town and the 
principal country residences around it. To these will also follow 
the introduction of electric lighting through energy brought from the 
well-known waterfall of Algar, near Cullosa de Ensarria, about 
17 miles distant from Denia. 


Willans Engines,—The British Insulated Wire Com- 
pany have placed an order for engines for direct coupling to altcr- 
natora of Messrs. Johnson & Phillips’ make with Messrs. Willans 
and Robinson, Limited, of Rugby. The Perth (W. A.) Gas Company 
have also placed ап order with the same firm for an 850-B. p. com- 
pound engine, intended for the electric lighting of Perth. Another 
order also received at Rugby is for engines for direct coupling to 
dynamos of the General Electric Company's make for the electric 
lighting of Uruguay. 


ELECTRIC LIGHT AND POWER NOTES. 


Rarrow.— The T.C. has decided to apply for a loan of 


£20,000 for electric light extensions, 


Bath.—The T.C. has decided to expend £200 on electric 


baths, and to experiment with electric radiation for heating the 
baths. 


Belfast, — Mr. P. C. Cowan, inspector to the L. G. B., has 
held an inquiry into an application by the City Corporation fora 
loan of £20,0CO for electric lighting purposes. In December last the 
L.G.B. sanctioned a temporary allocation of £4,500 for supplying 
electricity to the new Royal Victoria Hospital, and in February a 
temporary allocation of £3,500. It was now desired to borrow 
£20,0C0 to recover these sums, and the balance was to provide for 
new electric works. 

Mr. V. H. M'Cowen, electrical engineer to the Council, stated 
that 42,800 for the main along the Sydenham Road was for 
the purpose of supply to Harland & Wolti’s new engine works and 
to the Baltic Firewood Company. The application from Harland 
and Wolff was for 120 H.P, and he estimated that they would get a 
revenue of £940 ; the Baltic Company would also pay between £300 
and £400 a year. ‘The main required for the Alexandra Dock 
district was also for Harland & Wolff, and the company had given a 
guarantee for five years that they would pay a minimum of £1,600 
a year for current, and there were inquiries from the Harbour Board 
and others. The total amount spent on electric light was £202,357 
up to December 31st last, and £212,250 was the total amount 
borrowed. ‘The gross revenue, after paying working expenses, was 
£9,053 198. ld. There was а loss of £347 after charging interest 
and sinking fund out of the net revenue. They proposed to supply 
Harland & Woiff at the ordinary price per unit; that was 3d. for 
the first hour. For more than 20 hours a day for five days a week 
the uniform rate was 2d. Mention had bcen made at the last 
Committee meeting of a further application of £30,000 for electric 
lighting. 


Bexhill—The I. D.C. bas decided to apply to the 
L.G.B. for permission to borrow £10,000 for electric light works. 


Bristol.— The electrical engineer, Mr. Faraday Proctor, 
has submitted to the Electricity Committce estimates amounting to 
£64,178 18, for enlarging and equipping the Avonbank Works so as 
to double the present eflective capacity, leaving space for an addi- 
tional engine and alternator at some future time. A further esti- 
mate of £19,733 for erecting and equipping 365 five-ampere arc 
lamps, with the nece:sary mains, has also been prepared, together 
with £1,500 for the purchase of additional transformers for private 
lighting. 


Broadstairs.—The public arc lamps were lit for the 
first time on July 23rd. The work has been carried out by the Isle 
of Thanet Tramwaysand Electric Lighting Company, Limited, who 
supply the current. 


Bulawayo.—a cooling tower has just been erected at 
the electricity works. 


Саре Town.—Messrs. Ferranti, Limited, and the English 
Electrical Manufacturing Company (through Messrs. Dick, Kerr and 
Co.) have between them lately completed an important electrical 
contract for the Cape Town Corporation, the first named supplying 
an engine of thcir standard vertical cross-compound type, with a 
working pressure of 160 lbs. per sq. in., and the latter firm supplying 
the dynamos. These gencrators are designed to give 700 KW. 
output and considerable overloads for long periods. The field yoke 
of this generatur is of a special quality cast-iron with. laminated. 
steel pole-piecea, which are oast iuto the yoke; the armature 18 of 
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drum - wound ty pe, the laminations being built upon a special 
sd of spider. ЧА claimed for these machines that they will run 


at 50 per cent. overload without shifting the brushes. 


Coventry,—The annual report of the Electric Light 
Committee shows that during tbe year they added 44 new cus- 
tomers to the department, and increased the number of lamps by 
3,89. The units sold increased by 18 per cent. The sale of energy 
for motor purposes increased by £053, or over 9 per cent. The 
oost of production was £250 less. The statement would have been 
still more favourable if it bad not been for the faot that they had 
consumed a great deal of their coal at the old contract price; they 
had also to allow rebates for five quarters in one year. The reduc- 
tions, sald Ald. Hill, bad been brought about in great measure by 
the vigilance of the new manager (Mr. Jeckell). The reduction of 
prices to the consumers had taken £300, which, of course, if it had 
not taken place, would have been to their credit. Their two large 
two-phase plants were now ready to be transferred to Coventry, and 
everything was in order to receive them. They had received 
sanction for the purchase of motors for the purpose of hiring them 
out, and they looked forward to the use of these to increase the 
load, and benefit their finances. The works’ cost for the half-year 
ending March, 1901, was 2:674. per unit, as against 1 64d. in 1902. 
The capital charges per unit worked out at 2:46d. this year, as com- 
pared with 2 60d. last year, and the average price obtained this 
year was 3:824, per unit, as compared with 4:154. During the 
whole year no failure of the light occurred. 


Dartford.—The South-Eastern Electric Light Company 
have nofified the R.D.C. that they intend to apply for a prov. order 
to supply electricity in the Conncil’s area. The Kent E. P. D. Co., 
Limited, have also given notice to a like effect. 


Dawlish. Mesers. Crompton & Co., have offered the 
U.D.C. to put down 4n installation for electric light, and to con- 
tribute £200 towards the cost of a prov. order. 


Berry.—The County Council has passed a resolution, 
by Mr. S. M. Macrory, of Limavady, to the effect that a 
special committee be appointed to inquire into the following 
poihis:—(1) How far the county of Londonderry is covered by 
eleetrie supply companies under Acts of Parliament; (2) as to any 
ial facilities existing in the county for generating electricity by 
waterfalls; ($) &ato the financial results of electric schemes under- 
taken by municipal bodies; (4) how far it would be practicable and 
wise to develop a scheme for an electric supply for the county; 
(5) ss to the best mode of procedure for giving effect to their 
rebommendations. Mr. Macrory advocated the abandonment of the 
River Bann Navigation Works, which are a heavy tax on the rate- 
payers of dounties Derry and Antrim, and pointed out that costly 
weirs and lecks could be utilised for the purpose of establishing, 
at small outlay, the largest hydro-electric generating station in the 
comtry. Powet would be transmitted to the surrounding towns, 
including Belfast and Londonderry, which are 40 miles distant on 
either side, to the extent of 10,000 E P., or more. The project 1з one 
of great importance, and the findings of the conimittee will be 
awaited with interest. A further resolution proposed by Mr. 
Macrory, and adopted unanimously, was to the effect that the 
Government should be asked to insert clauses in the Local Govern- 
ment (Ireland) Amendment Act, 1902, to enable Irish County 
Councils to promote Bills in Parliament for objects such ав the 
following: To construct and work tramways and ferries, to obtain 
powers for the utilisation of water-power, &c., and to create 
couhty stock for these purposes. 


Durban.—According to the Diamond Fields Advertiser, 
the T.C. on June 23rd decided to indent for £25,000 worth of elec- 
trical machinery, so as to overtake the extraordinary demands made 
for electricity. 


Eecles,—An inspector of the L. (. B. has held an inquiry 
into an application of the T.C. for sanction to borrow £22,115 for 
electric lighting purposes. The electrical undertaking lost in 1901 
a sum of £567. By the proposed electrical extensions it is hoped to 
make the undertaking a success. 


Elmton-with-Creswell,—The P.C. lies decided to adept 
electricity for street lighting. 


Epsem,— The R. D. C. has received from the Leatherhead 
and District Electricity Company notice of their intention to apply 
for а prov. order authorising the supply of electricity throughout 
the parish of Fetcham. No objection was offered. 


Festiniog,—The U.D.C. is negotiating with the Yale 
one Supply Company for lighting the streets by means of arc 

pe. 

Gillingham.— About £3,000 is to be spent by the 
U.D.C. in extending the electric light works. 


India.— The lust issne of sn American exchange con- 
tained the following note: — The British Indian honse of Tata and 
Co., i$ desirous of securing data regarding water power planta, which 
their principal partner, Mr. J. N. Tata, of Bombay, one of the most 
influential and richest men in India, proposes to build, for the pur- 
pose of operating extensive iron and coal properties located in the 
Chanda district, Central Provinces. All the equipment will be of 
American manufacture and the expenditure will reach into the 
millions, Mr. Tata, who is now in London, will, according to 
present arrangement, arrive in the United States some time in 


September.” 


Italy.—The Cummunal Council of Venice has approved 
of a convention with an Italian company for the transport to 
Venice of the electric energy necessary for the lighting of the town 
of Venice by elcctricity, and supplying motive power for public 
and private uses. The energy would be derived from the Cellina 
torrent. Ia virtue of this convention, Venice would have electric 
energy and electric lighting at a very low price. 


Launceston.—The Town Council is negotiating for an 
installation of electric light in the town, where gas and acetylene 
light are at present in competition. 


Liverpool.—l.ast week Major C. E. Norton held an 
inquiry on behalf of the L.G.B. into an application by the City 
Council! for sanction to borrow £300,000 for purposes connected 
with the supply of electrical energy. It was stated that the output 
in 1900 had increased to 114 million unite; and in 1901 to 20 
millions. This year tbe estimate was put at 224 million unfts; tbc 
Corporation had borrowed a total of £1,200,000, the whole of which 
bad been expended in keeping pace with the requirements of the 
city. Tbe charges for electric lighting had been considerably 
reduced, and were now 34d. per unit up to 3,000 units per quarter, 
and for sapplies beyond that 3d. per unit. The present charge for 
power was 2d. up to 3,000 units, and beyond that 14d. per unit. 
The number of lamps supplied was 190,041. Mr. A. B. Holmes, 
electrical engineer, put in statements as to the proposed new stations, 
and the inquiry was closed. 


Louthborough,—'The T.C. has decided to open negotia- 
tions with the Loughborough and District Light Railway Syndicate 
with reference to the exercise or transfer of the electricity powers 
of the Corporation. 


Maidstone,—The South-Eastern Electric Lighting Com- 
pany have given the R. D.C. notice of their intention to apply for а 


. prov. order to supply electricity within the Council's area. 


Newton Abbot.—An offer from the Electric Supply 
Company tolight the town with considerably more power than at 
present for the same price as now paid for gas, or to give prac- 
tically the same light as provided by the gas lamps at a reduced 
cost bas been "referred by the Urban Council to a committee. 


Pontypridd. — The Barry Railway Company have 
notified a probable intention to oppose the District Council's appli- 
cation to borrow £45,000 for the erection of an electrical supply 
station. Mr. Hill, the manager of the South Wales Power Com- 
pany, bas also written the Council stating that the company cannot 
reduce their servioe below that offered on July 3rd. 


Spain.—Application has been made for a concession to 
put down a plant to utilise the water power of the River Ason at 
Valle de Soba (province of Santander), in the generation of elec- 
trical energy for lighting and power purposes. 


Stoke-on-Trent.—The T.C. has adopted the scheme 
prepared by the clectrical engineer (Mr. P. J. 8. Tiddeman) for an 
electricity supply within the borough, at an estimated cost of 
£30,640. It was decided to apply for sanction to borrow this sum. 


Svdney.—Messrs. Preece & Cardew recently informed 
the City Council that 55 complete tenders had been received from 
21 firms in connection with the electric light generating plant, the 
prices ranging from £46,089 to £79,232, and completion from one 
to two years. The lowest tenders were, it was stated, very close, 
and would fequire very careful analysis. The four lowest were all 
from English tirms, and the plant was practically all English-made. 
Since the foregoing was written the re-ult lias been announced, and 
is stated in our “ Contracts Closed " to-day. 


Worthing.— An inquiry into the Corporation’s applica- 
tion for a loan of £8,459 for additional plant for the electricity 
undertaking was held on Friday last. The consulting ‘engineer 
(Mr. Monkhouee) stated that there was a great increase in the 
demand for electricity, and the estimate that there would be at the 
end of the first усаг, in September, an equivalent of 6,000 8-c.P. 
lamps in consumers’ premises, had already been exceeded by 2,500 
lamps, and further applications brought the total to 9,300, whereas 
with the present plant they could only supply 6,000 lamps. It was 
proposed to acquire a new steam dynamo and boiler of a capacity 
of 250 kw. to carry them through the winter, and next year they 
would have to apply for a further loan. There was no opposition. 


York, —The results of the second year's working of the 
electric light undertaking show a total revenue of £6,110 48. 8d., as 
against a total revenue last year of £3,402 15s. 5d. The total cost 
of generation and management bas been £3,518 83. 10d., as against 
£2,276 9s. 7d., and the gross profit is £2,591 15s. 10d., as against 
£1,526 5s. 10d. last year. Interest and sinking fund absorb £2,242 
Os. 3d., leaving a net profit for the year ending March 31st, 1902, of 
£349 15g. 8d., as against a net profit of 498 15s. 9d. last year. 


ELECTRIC TRACTION NOTES. 


Blackpool.—The D. of T. not being satisfied with the 
new guarda adopted for the electric trams, has requested the Cur 
poration to furnish a statement of particulars of all recent tram 
accidents, 
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Bournemouth,—T'he first section of the Corporation 
tramways, between Lansdowne and Pokesdown—the section which 
has recently been the subject of litigation—was finished and tested 
recently, and on Wednesday last week it was inspected on behalf of 
the Board of Trade by Major Pringle and Mr. Trotter. The 
inspection was satisfactory, and the cars commenced running for 
traffic later in the day. 


Brussels—Antwerp Electric Railway.—The conces- 
sion of this line has not yet been definitely accorded, but it is 
rumoured that an application that has been received from Messrs. 
Empain Frères, the promoters of the Paris Metropolitan, is being 
favourably considered, and that it will, in all probability, be 
acceded to. According to Messrs. Empain's project, the journey 
between Antwerp and Brussels—a distance of 42 kilometres (25:2 
miles)— would be effected in 25 minutes at a fare of 1 franc or 
1 franc 25 c. The cost of construction of the proposed line is 
estimated at about 45 million francs. 


Cardiff. —There has been a phenomenal increase in tram- 
way traffic, and the total receipts for the three months ended June 
30th was £15,960. For June alone the average per car-mile works 
out at 14°47d. for the electric cars and 6 47d. for the horse cars. 
Mr. Ellis, the engineer, has had a Lisbon offer of £1,500 a year, 
but he is under an agreement with the Cardiff Corporation. 


Chester.—The T.C. on Monday adopted recommendations 
of the Lighting and Tramways Joint Committee, with respect to 
' tenders for the work of the new electric tramways, that the tender 
of Crompton & Co., Ltd., for a reversible booster for £357; the 
tender of the Tudor Accumulator Co, Ltd., for a battery for £1,268, 
and to maintain the same for 10 years at £77 per annum, and that 
of Callender's Cable Co., Ltd., for cables, at the sum of £2,799 28., 
be accepted. The tender of Messrs. R. W. Blackwell & Co, Ltd., 
London (£40,182 19s.), was also recommended for acceptance. 


Durban.—The electric tramway service was recently 
extended. The Jocal Town Council lately accepted an American 
tender for the supply of additional tramcars. Councillor 
Middleton, at a recent meeting, raised the patriotic question, and 
strongly urged the point that such orders should be placed in 
England. The Council authorised the ordering of additional 
electrical plant for the new power station, entailing an expenditure 
of £25,000. 


East Ham.—The electric tramways at East Ham have 
completed their first year's working, and the following details of 
the results, drawn up by Mr. W. C. Ullman, the engineer and 
manager, will be of interest :— 


Trattic receipts... A 


б ce oe ee eo £20,141 9 114 
T T per car-mile M Я T 9:61d. 


» " per passenger. oe T va чиа. 
Car-miles run И? eri zi 502,042 
Passengers carried. m АР s 7,261,667 

i " per car-mile .. Sè "S Pu 14:48 
Units used ee ee ee ee ee eo ee 479.457 
" „ per car- mile. v ee .. ee 95 
Average passengers carried per day s 19,595 
E receipts per day .. oe T oe A £65 З 7 
a miles run per day .. es es os oe 1,377 
i units used per day.. " P А 1,813 
= number of cars running per day M Es 14 to 23 
Cost of power per car-mile .. "m = oe . 2:38d. 
Milesof route open. - oe a 805 «>» 53d. 
Passengers carried per mile of route ex z 1,870,126 
Percentage of 4d. passengers carried . . 74°9 per cent. 
i of 1d. E i SQ 189 per cent. 
js of 14d. ў 77 oe .. #5 per cent. 
" of 2d. A з "m . 177 percent. 


The returns for week ending July 26th, with about 20 cars 
running, are as follows:—Miles run, 11,995; passengers carried, 
1,747,763; receipts, £451 4s. 10d. For the corresponding week for 
July, 1901, with 14 cars, the figures were: — Miles run, 7,466; 
passengers carried, 120,211 ; receipts, £359 108. 9d. 


France.—The project to convert the accumulator system 
of electric tramways in the town of Dunkirk into trolley lines, 
has been officially approved. 


Halifax.—The Corporation Tramways Committee on 
July 28rd, decided by a majority of two votes not to extend the 
electric tramways to Brighouse, Hipperholme and Greetland, the 
inhabitante of which towns recently petitioned the T.C. for a service 
of trams. 


Lancashire and Yorkshire Railway.— It seis that 
the rumours regarding the electrification of this railway have been 
an exaggeration of the real position. According to the Daily Mail 
it appears that when electricity is tried it will be will be on a 
branch line running from Manchester or Liverpool through 
residential districts. The population is very dense there. Between 
Liverpool and Southport there is already a 15-minute service, and 
around Manchester some branches have trains nearly as often. 
With electricity the interval would have to be five minutes, or less. 
With cars equipped on the multiple unit system, the trainscould be 
made long or short, asthe traffic required at different hours of the 
day. No particular section of line has been chosen for trial, but 
the practical details of the traffic and management are being 
worked out with a view to a trial of electrification on the lines 
indicated. 


L.C.C.—At Tuesday's meeting the adjourned report of the 
Highways Committee récommended and the Council decided to 
appfove the revised estimates (particulars of which were given last 


week) amounting to £981,497 for the conversion to electric traction 
of the Westminster—Tooting and two other lines. It was decided 
to authorise the Works Committee to erect the chimneys for the 
power station at Greenwich at a cost of £18,750, and to construct 
the foundations, and to build the proposed sub-stations at Clapham 
Brixton, and the Elephant and Castle at an estimated expenditure 
of £22,500. 


Newport (Mon.). — The Electricity Committee has 
decided to recommend the Corporation to proceed with the electric 
tramway from the Westgate in the centre of the town to the 
cemetery, a distance rather more than a mile, 


N.E. Railway.—The electrification of sections of the 
North-Eastern Railway for which tenders are now being invited 
forms the subject of comment in the Times as follows:—'' The 
directors bave decided to convert & considerable portion of their 
branch local lines from steam to electricity as an experiment, but 
an experiment that will become the adopted practice if it should be 
found to be successful. The company has had the monopoly of the 
goods and passenger traffic in Northumberland and Dur and а 
large part of Yorkshire these many years—ever since it was а com- 
pany, indeed; but now it is faced by the active competition of the 
electrical tramways systems that are springing up all round. The 
local tramways have hit the company bedly. The Newcastle Cor- 
poration tramways carry an average of 800,000 people a week; 
north to.Gosforth, east to Heaton, west to Elswick and Scotswood; 
while the Gateshead Compauy's trams convey many thousands daily 
tothe suburbs of Low Fell and Bensham and others. Multitudes 
of these people used to be taken by the railway company to their 
homes, and now, in consequence of their preference for the quicker 
and more frequent s-rvice of the trams, the company’s receipts have 
admittedly suffered considerably. In order to meet this competi- 
tion, the company proposes to electrically equip some of its branch 
lines. There is a loop line from Newcastle through the towns on 
the river side to North Shields and Tynemouth, and back again, by 
way of Backworth, to Newcastle, with its terminus at New Bridge 
Street. There is a space of half a mile between the two stations, 
but this is being connected, and there will soon be a complete 
circular ronte which will be greatly to the advantage of seaside and 
suburban residents. It will also help the railway company to 
compete witb the tramline that is being laid down by the Tyneside 
Tramway Company from Newcastle to the coast. 'The company is 
constructing, also, a narrower circle taking in the suburbs of Benton 
and Forest Hall. These are the principal lines it is proposed to 
equip with the new engines. The company is constructing, in addi- 
tion, a light line to Ponteland, seven miles to the north-west of 
Newcastle, and that will be equipped in the same way, as will also 
the short line of railway that brings from the quay the merchandise 
that is landed there from ships to the Trafalgar goods station, 
whence it is despatched all over the country. The engines are in 
course of construction in the Park Lane shops, Gateshead. They 
will be driven by electrical accumulators, and will shortly be ready 
for putting on the line.” Doubtless the last sentence applies only 
to the short line from the wharf to the goods station. 


Oldham.—Prof. Kennedy’sassistant has informed the Com- 
mittee that he is of opinion that they will be able to produce energy 
by the end of August from the new station at Greenhill, a portion 
of which has been pushed on rapidly. It has been decided to 
order 13 more cars from Messrs. Dick, Kerr & Co., in addition to 
those now being constructed. Mr. Hewitt (Messrs. Hewitt and 
Rhodes, consulting electrical engineers) considers Oldham should 
eventually need 120 cars, The capital expenditure on the tram- 
ways scheme up to date is £167,910. Mr. Hewitt has asked the 
Committee to experiment with a patent guard for the trolley wires, 
which would cost about £134 per mile, The Committee decided to 
try the experiment. 


Potteries.—The B. of T. has consented to the Potteries 
Electric Traction Company, Limited, running baggage wagons over 
the entire tramways system, and the delivery and collection of 
parcels has been commenced. 


Preston.—A recommendation came before the Council 
the other day that the Tramways Sub-committee be authorised to 
advertise for a resident engineer to superintend the construction 
and working of the new electric tramways. 


Prestwich.—The U.C. has approved of the draft agree- 
ment with Salford T.C. for the provision of an electric tram service 
for the district, and it is to be submitted to the B. of T. for 
ratification. 


Rowley.—At a meeting of the D.C. last week a letter 
was read from Mr. J. A. Lycett, district superintendent of the 
B.E.T. Co. intimating that an application was now pending to the 
B. of T. for permission to operate light railways with upper-decked 
cars, 80 that the tramways and light railways may each be served 
with the same type of car. It was, however, considered by the 
Council that the use of the upper-decked cars in the Rowley dis. 
trict would be dangerous. The chairman said that if they allowed 
such cars to be used in the district they would be endangering the 
lives of the people. It was decided by the Council to oppose the 
application. 


Sheffield.—A 31-ton armature, made by the British 
Thomson-Houston Company at their Hamburg works, for the 
tramway power station at Kelham Island, was landed from the 
canal without mishap on July 24th. 


(Continued on page 191.) 
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JAMES SWINBURNE. 


AT the recent conversazione of the I. E. E., many remarks 
were overheard on the youthfulness of the President, Forty- 
four is not a great age, but Mr. Swinburne is younger even than 
his years, However, “ youth's a stuff will not endure," and 
some day even our President may become a grave and 
reverend past-president. It is significant of English respect 
for what is old and established that our young profession, 
made up, in the bulk, of young mer, should have been able to 
fill its chief post of honour with seniors. We know, from the 
experience of the very active and enterprising sister Institution 
inthe United States, 
whose presidente 
have all, or nearly 
all, been young men 
in the active pursuit 
of their profession, 
that there is 
nothing to be 
said against such 
men for such posi- 
tions This may 
be suid without any 
reflection on any of 
the able presidents 


Institution so well 
in the past. 

Mr. Swinburne 
has very excellent: 
qualifications , for 
the head of a pro- 
fession which re- 
presents the com- 
bination of elec- 
tricity and engineer- 
ing. He was trained 
under the practical 
surroundings of a 
locomotive and 
marine engine works 
on the Tyne; then 
followed experience 
a a gas works 
enginer at South 
Shields; 1881 — 2, 
the years which 
saw the practical advent of domestic electric lighting in the 
commercial introduction of the Swan lamp, found Mr. Swin- 
burne employed in establishing factories for the manufacture 
of those lamps on the Continent and in America. 

In 1888 he was experimenting on forms of accumulators ; 
in 1884 he started the manufacture of a lamp of his own. 
Then, from 1885 to 1889, he was engaged in Crompton’s 
works, working with Mr. Crompton on the development of the 
modern dynamo. From 1889, for some years, he was making 
transformers and electrical measuring instruments,.and find- 
ing time to act as electrical editor of a technical journal, to 
lecture at technical institutions, to write and read papers, 
and to put forth much original and critical matter. In all 
these things his active mind led him to original theories and 


JAMES SwINBUBNE, PRESIDENT INsT. E.E. 


to original applications. His own views have generally turned 
out to be correct not perhaps altogether and always directly 
applicable to practice, but always containing a large pro- 
portion of truth, and always showing a knowledge in advance 
of the time. 

Thus, whether or not his ideas were suitable for accept- 
ance in their entirety, their promulgation and discussion— 
and bis discussion of other people's ideas—always proved 
fruitful of knowledge, and contributed much to the rapid 
progress from the dimness of the eighties to the clear light 
of to-day. 

With his wide experience and his special gifts, it is not 
surprising that, 
while acting as a 
consulting engineer 
and scientific ad- 
viser—and во keep- 
ing in touch with 
practical matters— 
he should have been 
constantly called 
upon to act as an 
expert and technical 
witness in the Law 
Courts, before 
Parliamentary Com- 
mittees and in 
arbitrations and 
other inquiries. 

One of our 
President's most 
attractive qualities 
is his keen sense of 
humour. He sees the 
ludicrous side even 
of such things as 
attempts to explain 
the universe— 
matters which strike 
most people as 
pathetic rather than 
humorous. Once, 
by way of a con- 
tribution to what 
he called the 
Christmas number 
of a technical 
journal, he sent in 
about a dozen examples of ‘Rejected Abstracta" We 
regret that space does not allow of the reprodaction of some 
of these; they are very witty, not the least humorous 
being one aimed at himself. 

On another occasion—some time early in the eighties, it 
must have been—at a dinner of The Dynamicables,” he 
solemnly read a “ Paper " descriptive of his difficulties with 
a London cabman, who only consented to take him to the 
station at a speed expressed in ohms—resistance being a 
velocity—on the condition that the fare should be expressed 
in unita of self-induction. The cabman got the best of the 
bargain by taking advantage of the future president's con- 
fusion between the electromagnetic and the electrostatic 
system, and charging 2? times—or nine hundred million 
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billion times—the proper fare. The hearty and contiuuous 


laughter of the late Dr. John Hopkinson, the chairman 
on that occasion, is a thing to be remembered. | 
It would not be difficultto give examples of our Presi- 
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NEWCASTLE TRANWAYS: SWITCHBOARD AT BYKER CAR SHED. 


dent’s quickness of perception, but one illustration must 
suffice. Prof. Ewing was reading a paper on his theory 
of magnetism, when Mr. Swinburne pointed out that if 
there was truth in the theory it led to the conclusion that 
at very high inductions hysteresis would tend to disappear. 
Some time afterwards Mr. F. G. Baily proved that this was 
the case by his well-known experiment of rotating a cylinder 
of iron in a very intense field. E 

His contributions of papers to the Institution, of 
which he is now the head, although not numerous, 
have all been important. One of the most useful was 
that on the Theory of Armature 
Reactions in Dynamos and Motors," read 
in 1890. His recent paper on “ Electric 
Railways" wil be fresh in the minds 
of our readers. His contributions to the 
discussions bave been very numerous, and 
it may fairly be claimed for him that, 
at the meetings of the Institution, no 
speaker has been listened to with more 
attention. 

His recent incursion into the field of 
thermo-dynamics at the Physical Society 
will also be remembered, if only for the 
reason that it seems to have proved too 
much for the assimilative powers of that 
Society, and is awaiting the attention 
of some critic capable of proving or 
disproving the theory that it was really 
a carefully elaborated joke. | 

If a collection is ever made of Mr. Swin- 
burnes writings, an important and useful 
part of it will be selected from a great 
mass of critical matter that appeared 
in Industries, a defunct technical journal, 
of which he acted as electrical editor. 

It is not generally known that he finds 
relief from а humorous world in the 
cultivation of a decided musical gift. He 
probably numbers organ-building as one 
of the arts on which he can speak as an 
expert—at one time, indeed, he studied 
music ав а profession. We recently heard 


a song which struck us as beautiful and muaicianly, and 


having noticed that it bore the initials “ J. S.,“ we taxed 
the President with it. He excused himself by saying 
that “ somebody must compose these things." 


It may be said of Mr. 3^iuburue chat he has uade probably 
no enemies. This is very remarkable, as he has constantly 
been opposed to people in many ways—in legal and commercial 
and scientific matters—and has always been an opponent to be 

seriously reckoned with ; the explanation is 
simply that his unfailing good humour and 
kindlineas have made it impossible for any- 
one to cherish a grievance against him. 

As he is in his professional work, so he 
is in private life. One who knows him 
well assures us that he has never seen 
in him the least indication of irritability 
or ill-temper. This is no doubt one of the 
reasons of his remarkable success a; a 
scientific witness. He would probably 
say that such work was quite easy— 
that it was only necessary to know more 
than a judge—but the difficulty of this 
work may be gauged by the small 
number of those who succeed in it. While 
our President is qualified by practical 
experience to speak as an expert in a 
number of branches of applied science— 
electrical, chemical, mechanical—his verea- 
tility and knowledge of patents and 
other legal matters enable him to extend 
his practice over the whole field of industry. 
But versatility and knowledge, however 
encyclop:edic, form only a groundwork. 
Other important and essential qualities are 
tact, unfailing good temper, quickness of 
apprehension, a power of concise, simple 
and logical explanation, an honest desire 
to see the best side of his own case, and 
last, but not least, “a good bedside manner.” To these 
ald industry and a sufficiency of social qualities, and 
you have—James Swinburne. 


THE ELECTRIC TRAMWAY SYSTEM OF 
NEWCASTLE-ON-TYNE. 


(Concluded from page 108.) 
Тнк boiler house proper is a one storey building, con- 


NRWCASTLR Tramways: BOrLER-HOUSE, SHowmG MECHANICAL STOKERS. 


taining eight Lancashire boilers 8 ft. 6 in. in diameter by 
30 ft. long, constructed by: Messrs. T. Beeley & Sons, of 
Hyde, near Manchester, and built for a working pressure of 
165 lbs. per sq. in. | 
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The boilers are provided with Vicars' automatic coking 
stokers, and into the hoppers of these stokers the coal is led 


b avity from 
ie bankers above, 
through automatic 
weighing machines, 
supplied by Messrs. 
W. & T. Avery, 
Limited, of Birm- 
ingham. These 
machines  auto- 
matically weigh the 
coal into the hop- 
pers of the stokers, 
and cut off the 
supply when the 
stoker ceases to 
require coal. The 
foot-plate in front 
of the boilers can 
be tilted up, and 
forms a shoot 
through which the 
ashes, when raked 
out from the fires, 
fall through into 
small trucks in the 
space below the 
firing floor. These 
tracks, when full, 
are run along to au 
electrical lift, which 


hoists them up ard tilts them into & bunker, from which 
the ashea are discharged into carts. 
It will be seen that this forms a unique arrangement for 
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to the resulting ashes being performed entirely by gravity, 
so that the whole of the boilers can be worked with a 


maximum staff of 
two men. 
Between the 
boiler and the 
engine house i8 a 
passage way, which 
will form the econo- 
miser house for 
future extensions of 
the plant. Mean- 
while, & Green's 
economiser for the 
present set of boilers 
is installed near the 
baseof the chimney. 
It consists of tubes 
and scrapers worked 
by a small steam 
engine, the exhaust 
from which, and 
from the steam feed 
pump and stoker 
engine, passes 
through а feed 
water heater, which 
warms the water 
before it passes 
through the econo- 
miser to the boilers, 
The chimney is 


an octagonal one, of brick, 176 ft. high from the concrete 


foundations to the stone coping, and of 9 ft. internal diameter 


right through. 


It is lined with firebrick for half its height. 


obtaining the greatest economy in the matter of handling of 
Coal, the whole of the movements from the railway wagofs 


Front View or VicroB Coates 1,000 H P. ENGINE, COUPLED TO WESTINGHOUSE DYNAMO. 


The engine house is a large steel-framed brick building 


53 ft. 6 in. high from the basement to the eaves, 58 ft. 
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broad, and 202 ft. long, one end being closed by a tem- н.р. inlet valves are controlled by trip gear regulated by a 
porary galvanised partition, which can be taken out to admit Whitehead patent governor. The fly-wheel is 18 ft. in 

of extensions. diameter, and weighs about 35 tons. 
At present only half the space in the engine room is All the engines have surface condensers attached, and 
Edwards's air 


utilised, and con- 
tains three marine- pumps, worked off 
one of the main 


type engines, two 
of 1,000 H.P. each, cross-heads, 
supplied by Messrs. Each engine is 
Victor Coates and coupled direct to a 
Co, of Belfast. multipolar Westing- 
These engines are house compound- 
compound, and can wound continuous- 
take an overload of current generator, 
about 50 per cent. ; giving current at 
they run at 90 500 to 600 volts. 
revolutions, with a The engine house 
steam pressure of has a basement 
160 lbs. per sq. in. 12 ft. high, which 
The cylinders are carries the founda- 
22 jn. and 46 in. tions of the 
respectively in engines, and pro- 
diameter, and the vides room for 
stroke is 42 in. workshops, stores, 
Both cylinders are and for cables, 
provided with = | The whole of the 
separate  Corliss ЕРТ Exe ael hit Т a - house is lined with 
valves for inlet and Er — — Nea ee | : white glazed tiles, 
exhaust, the H.P. | : ET — and has a very 
valves being worked clean and pleasing 
by trip-gear con- appearance. 
trolled by the An electrical 
governor, whilst DovuBLE-DECK CAR. crane, capable of 
those on the L.P. lifting 50 tons, with 
are worked by trip-gear controlled by hand. Both cylinders а врап of 50 ft., travels up and down the building; it was 
supplied by Messrs. Higginbottom & Mannock, of Man- 


are provided with steam jackets and are thoroughly lagged. | | 
The fly-wheels sre 14 ft. in diameter, and weigh about chester. A motor is provided for each of the three motions, 
40 tons each. All the oiling is automatic. and a fast travelling hook is also provided to lift a maximum 


The large engine was built by the Wallsend Slipway and of 10 tons. 
Engineering Company, and is of the triple-expansion type, On the same level as the floor of the engine house stands 


indicating 2,000 H.P. at normal full load. The cylinder a large black enamelled slate switchboard, which was sup- 


— — 


GENERAL View or ENaINE Room. 


diameters are H.P. 24 in., LP. 39 in., L.P, 61 in., stroke ` plied by the British Thomson-Houston Company, and con- 
42 in. Separate Corliss valves are supplied at each end of tains a panel for each generator power panel, return cable 
each cylinder for the inlet and exhaust, those on the г.р. and panel, booster panel, 14 feeder panels arc lighting panel, 
I. P. cylinders being worked by rocker motion, whilst the and Board of Trade panel. This switchboard is placed on 
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a glass floor, во as to minimise the risk of giving shocks to 
the attendants. 

In addition, there is a double generator motor-driven 
booster. This can be used for boosting current in and out 
the station, and for charging the large battery at the top of 
the office block. This booster haa a separate switchboard, 
with three panels for its control, and there are in addition 
three other panels for the station lighting and power circuits. 

Circulating water is pumped up from the River Tyne, but 
as the river is about 90 ft. belay the level of the engine 
house floor, and about a quarter of a mile distant, a novel 
method of providing circulating water was adopted to avoid 
the heavy losses due to the water having to be pumped to 
such a height. 

Close to the Quayside the pumping station is installed at 
the Milk Market. It is built of concrete, almost entirely 
below the level of the ground, and from it three pipes are 
run across the Quay and down through the Quay wall, two of 
these pipes being for suction, and one for delivery. The work 
of installing these pipes was of rather an interesting character, 
owing to the fact that the Quay wall is built of concrete 
monoliths. Shafts were sunk behind the wall to the top of 
the monoliths, and a tunnel excavated at an angle through 
the concrete Quay between the monoliths to below the low 
tide level, the water being kept out by means of piles and a 
cofferdam pad over the end of the tunnel. 

In the pumping station itself, two motor-driven centri- 
fugal Mather-Reynolds pampe are installed, which can deliver 
about 60,000 gallons per hour each, through a 24-in. pipe 
up to the power station. After passing through the con- 
densers in the power station, it returns through another 
24-in. pipe, and drives turbines situated on the same shaft 
as the motor and pump, so that only about 50 per cent. of 
the power is required that would otherwise be necessary to 
pomp the water the whole height. 

The office block, which adjoins the engine house, is a 
handsome fiwe-storey building, in the top floor of which is 
installed a large battery, furnished by the Electrical Power 
Storage Company, which can provide a maximum discharge 
of 1,000 amperes for one hour at 500 volta. 

Tbe rolling stock is of various types, and was built by 
Hurst, Nelson & Co., and by the Brush Electrical Engincer- 
ing Company. 20 аге single-deck four-wheeled cars, 28 ft. 
6 in. long; 60 are single-deck bogies, 38 ft. 6 in. long, with 
eight wheels and two motors; 22 are single-deck bogie cars, 
38 ft. 6 in. long, with eight wheels and four motors; and 
65 are double-deck single-truck cars. All are mounted on 
Brill tracks. The cars for the heavy gradients are fitted 
with track brakes, of either the mechanical type or Newell 
electro-magnetic type, in addition to rheostatic brakes and 
handbrakes, and all are fitted with Tidswell life-guards. 

As regards car sheds, there are at present three, two of 
which were owned and used by the old tramway company 
as stables, The roofs of these liave been raised to the plans, 
and nnder the supervision of the general manager, and con- 
verted into car sheds. One is situated at the extreme 
north end at Gosforth, and a second in the centre of the 
town, whilst, at the east end, two new car sheda have been 
provided. One of these, as mentioned before, was intended 
to be built of brick, but, owing to the bricklayers' strike, 
в steel-framed concrete building was adopted, and as this 
could not be got ready in time, owing to the strike, an 
additional galvanised shed was put up, in which the whole 
of the work of car construction was done. 

The galvanised shed is 200 ft. long by about 132 ft. wide, 
and contains 10 tracks, Now that its primary use for the 
temporary accommodation of cars is over, it is being con- 
verted into a wood-working shop, in which the car bodies 
will be built, 

The concrete shed is а very large one, the main bay to the 
east being 600 ft. long x 33 ft. span, whilst the other part 
в 400 ft. long, and has three spans of 33 ft. each and one 
pan of 27 ft. The east bay is being fitted up as a machine tool 
shop to contain a good assortment of machine tools, and 
as large stores and paint shop. This bay has one track 
down its entire length, and is spanned by a 6-ton electrical 
crane, The three middle bays contain three tracks each, and 

used as running sheds, whilst the west bay contains 
two tracks, and hag a second storey forming mess room and 
room, 


The chief tramway officials are :—Mr. A .E. Le Rossignol, 
M.I.E.E., engineer and general manager, to whom we are 
indebted for assistance in the preparation of this article ; 
Mr. C. J. Couper, traffic superintendent ; Mr. H. Richardson, 
power station superintendent ; Mr. E. H. Fleming, rolling 
stock superintendent ; and Mr. T. P. Easton, chief clerk. 


ELECTRIC TRACTION NOTES. 


(Continued from page 186.) 


Spain.—It is proposed to construct an electric tramway 
between Vitigudino, Lumbralles and Fermoselle. Certain available 
water-power will be utilised in the generation of the necessary 
electrical energy. 


'Sussex.— The West Susgex County Council has approved 
of the scheme of the British Electric Traction Company to provide 
& service of trams between Hove and Worthing. 


Warrington.—The Board of Trade has extended the 
time for the completion of the electrical tramways from August 6tb, 
1902, to August 6th, 1903. 


Wolverhampton.—Last week Ald. C. T. Mander, 
chairman of the Tramways Committee, invited a large company to 
meet him at the commodious tram depót on the Cleveland Road, 
where the Lorain system of electric traction was inspected, after 
which the party were taken to the Art and Industrial Exhibition, 
where they were the guests of the worthy alderman at luncheon. 
Subsequently “ Success to the Wolverhampton Tramway System“ 
was proposed by Mr. T. B. Cope, J.P., and Alderman Craddock, in 
reply, mentioned that during June the trams carried no fewer than 
366,764 passengers, ran 23,000 miles, and earned £1,737, which 
worked out at 1s. 6d. per mile. He added that, in the matter of 
passengers, they had been greatly assisted by the Exhibition now 
being held, and he believed they had in the trame a splendid 
investment, and one which would be a source of profit to the town. 
Ald. C. T. Mander, on the other hand, when replying to a vote of 
thanks, said, so long as the trams paid expenses, and were not a 
burden upon the rates, he should be perfectly satisfied. It was a 
well-known axiom that if а tramway was earning 18. per mile, a 
faster service should be run, and if Wolverhampton was earning 
1s. 6d. per car-mile, they should certainly be increasing the servico 
for the benetit of the public. 


TELEGRAPH AND TELEPHONE NOTES. 


American Pacific Cables.—The New York corres- 
pondent of the Evening Standard quotes the Tribunc as saying that 
Mr. Mackay’s death will not prove to be obstructive of the Pacific 
cable project. It attributes the defeat of the rival plan to Mr. Ward 
having filed at Washington last winter thirteen stipulations, which 
are given verbatim, for the protection of American interests. This 
sufficed to kill the plans for a Government cable or for a private 
American cable, subsidised to enable the purchase of the cable from 
American manufacturers. Requests for soundings by the navy 
were pending when Mr. Mackay died. Admiral Bradford's report 
is favourable, but conditioned upon further guarantees. One 
requires a route to Manila siá Guam, without landing on the soil of 
any other nation. Another requires the employment exclusively of 
American operators. The president favoured the project, but took 
the matter away from all other departmenta, and concentrated all 
details in the Attorney-General’s hands. The Tribune asserts 
further that mutual co-operation between the Government and the 
Cable Company is certain. The company will get more than it 
expected, including a stipulation for the protection of all ite 
landing places. The route surveyed by the Nero is perfectly 
feasible. From Honolulu westward 853 soundings were made. 
500 miles east of (iuam the world's deepest soundings made 4,900 
fathoms. Just west of Midway an island mountain rose within 
82 fathoms. The surface routes from Guam to Japan and the 
Carolines are abandoned. Completion to the Philippines within a 
year is possible. Government business will have the priority at 
half the regular rates, $1 being the maximum at Manila or China, 
and 50 cents between San Francisco and Honolulu, becoming 
35 cents within two years. 

The Electrical World says that the Commercial Pacific Cable 
Company has laid before the administration at Washington 
& proposal that if the soundings in the Pacific Ocean, taken 
by the United States boat .Vero, are thrown open to that 
company for use in laying its cable, the company will agree 
to have the entire cable from San Francisco to Manila laid 
and in operation by June 1st, 1903. This is over 14 years sooner than 
the company has at any time before indicated that it could put the 
cable into operation. It appears that the United States Govern- 
ment has already published the general soundings between San 
Francisco and Manila, but has in its archives details which are 
essential to the laying of the cable, and these are the details which 
the Commercial Cable Company wishes to use. 
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Hull Telephones.— It was reported at the T.C. meeting 
on Monday, that the Postmaster-General had granted the Corpora- 
tion & telephone license. 


London (P.0.) Telephones,—1 tis stated in the daily 
ra that 24th ult. ended the first half-year’s working of the Post 
Office telephone service in London. At the inauguration in 1 ebruary 


there were 200 subscribers on the books; now there are 2,000 


connected with the Central Exchange alone. It is hoped that the. 


exchanges in Cromwell Road, South Kensington, Victoria Street, 
and at Wimbledon will be opened early in August. 


Telegraphic Interruptions and Repairs :— 


CABLES, INTERRUPTED. REPAIRED. 
Latakia-Cyprus .. А n ae es .. June 20, 1899 
Communication with Carthagena and Barran- 
quilla (Columbia) SA gi os .. Dac. 8, 1900 


.. Aug. 27, 1001 
.. April 18, 1902 .. 
.. Мау В, 1902 
.. May 8, 1902 
. May 8, 1902 


Trinidad-Demerara No.l . 

Communication with Bolama 

Bt. Lucia-St. Vincent. ; d as 

St. Lucia- Grenada ay is s ee 

Dominica-Martinique .. “a es os А 

8t. Lucia-Martinique .. .. May 8, 1902 

Guadeloupe-Martinique ai ie vs .. May 9, 1902 

Santa Cruz de Teneritle to Tejita de Teneriffe July 4, 1902 

Puerto Plata-Martinique — .. m Va .. July 10. 1% — EM 

Cap. St. Jaques-Haiiphong .. .. July 12, 1902 .. July 24 

LANDLINES :— 

Route ria Hanekin on Persian territory .. .. Feb. 24, 1900 ae 

Communication with Tientsin and Taku ria 
Helampo еэ ee ee ee ee July 1k, 1900 ee oe 


Tunbridge Wells Telephones.—We reproduce the 
following letter from the Finuncial Times :— 


„A paragraph has gone the round of the Press to the effect that 
a profit of £130 had been made on the first year’s work of the 
Tunbridge Wells municipal telephone system. As this ratepayers’ 
league is the outcome of a vigorous opposition on the part of a 
large number of the ratepayers of this borough to the further 
speculative trading on the part of the Town Council, will you 
permit us to call attention to the inacouracy of the paragraph 
in question, which is calculated to seriously mislead other muni- 
cipalities and the public generally? The facts very briefly stated 
are :—(1) That the accounts are for a period of eight, not twelve 
months: (2) that not one penny is written off for depreciation or 
renewal of plant, although in the engineers estimate a renewal 
fund of 3} per cent. per annum on the capital outlay was provided 
for; (3) that the sum of £35 1s. 4d. only is charged against the 
concern in respect of interest on the capital sum of £19,773 spent 
on construction prior to March 31st, 1902, the date of the account ; 
(4) that nothing is charged against the undertaking for the sinking 
fund provided for in the estimates, which on a loan of £19,773, 
repayable in 25 years, would amount toa considerable sum for the 
period of eight months ; (5) that an undue proportion of expenditure 
in respect of wages, salaries, and disbursements has been debited to 
capital. Without entering into other debateable questions, of which 
there are many, it is apparent that the alleged ‘profit of £130 on 
the first year's working’ is commercially fictitious. These are facis 
which we think cannot be too widely known, and in the public 
intcrest may we ask you to give them publicity in your columns ? 

“TREVENEN J. Hor LAND, Chairman. 

1 11. T. W. Barron, Hon. Secretary. 

"E, ELVX Ronn, Hon. Solicitor. 


“Tunbridge Wells Ratepayers’ League. 
* July 25th." zd Е 


Turkish Telegraphs.—It is announced that the Turkish 
Government has decided to establish a telegraph line between 


Constantinople and Fao, a distance of 3,018 kilometres. The work 
will, it is estimated, occupy two years. 


Wireless Telegraphy.— A practical demonstration of 
wireless telegraphy was provided on Thursday last week, by 


Marconi's Wireless Telegraph Company, on board the Koh-i-noor, 


which was fitted up for the purpose of communication with South- 
end, Ostend, &c. A large party, including Mr. Seddon, Lord Charles 
Beresford, Sir E. Sassoon, the Agents-General for several of the 
Colonies, and other distinguished gentlemen, travelled down to 
Margate, and witnessed the dcmonstration. 


——————————————— 
CONTRACTS OPEN AND CLOSED. 


OPEN. 


Amsterdam.—September 8th. Underground high pres- 


sure and low pressure cable system (three-pháse, direct and 
telephone). See '' Official Notices " July 4th. n ' ш 


Austria,— August 25th. The Austrian State Railways 
Administration, Pilsen, require the supplies of arc and incandescent 


lamps and cables for lighting purpo ff i 
before August 25th. ghting purposes. Offers should be received 


Belxium.— August 11th. The Provincial Government, 
Authorities at Liège are inviting tenders until August 11th, for the 
construction and working of an electric tramway between Seraing 
and Val St. Lamberts. Particulars may be obtained from, and ten- 
ders are to be sent to, Le Gouvernement Provincial, Liege. 
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Bexley.—August 9th. Cables, switchboards, battery, 
booster, rotary converter and motors, for electric lighting and 
traction. See Official Notices July 25th. 


Brussels. August 6th. The Socict¢ Nationale de 
Chemin de Fer Vicinaux, Brussels, will on thia date consider offers 
for supply and erection of aerial feedera on the Grace-Berleur, 
Hollogne-aux-Pierres section, and from Sainte Walburge to Vottem. 


Clinton and Cresswell.—August 2nd. The P.C. want 
tenders for lighting plant for the above villages. Apply W. G. 
Moorby, Clerk to the Council. | 


Coventry.—August 5th. Electric motors to be let out 
on hire by the Corporation. See “ Official Notices” July 25th. 


Dresden. — October Ist. А competition for a safety 
apparatus in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 
of the town of Dresden (Saxony). Three prizes of 5,000, 3,000 and 
2,000 marks will be awarded. 


Dundee, — August Ist. Machine tools for electrical 
power station. Apply to Electrical Engineer, Dudhope Crescent 
Road Works. 


II ford. August 19th. Combined watering and sweeping 
car with equipment. See Official Notices July 25th. 


Kala Lumpur (Selangor State) .— August 21st. Two 
600-n.P. turbines, two 400-K W. three-phase generators, switchboard, 
motor-generators, poles, wire, &c., for transmission line, arc and 
glow lamps, &c., for the Crown Agents for the Colonies. See 
' Official Notices July 11th. 


King William's Town (Cape Colony).—September 1st, 
Sealed tenders for electric lighting plant, &c., as per specifications, 
will be received at the office of the King Electric Lighting and 
Cold Storage Company, Limited, King William's Town, Cape 
Colony, until noon on Monday, September let, 1902. 


Launceston (TASMANIA).—September 15th, The Cor- 
poration wants tenders for polyphase ing, гаретш йог, 
transforming апа distributing apparatus, reconstructing existing 
plant, enclosed arc lamps, &c. See Official Notices” May 23rd. 


Leicester, — September 3rd. Tram rails, pointe, crorsings, 
conduits, cables, overhead equipment, bonding, boilers, engines, 
generators, and other power station plant; also electric cars for the 
Corporation. See ‘ Official Notices " July 18th 


Nalvern.— August 23rd. Lancashire boilers, engines, 
alternators, cables, transformers, switchboard, &c., for the Council’s 
electricity supply scheme. See Official Notices " July 11th. 


Manchester.—August 2nd. Quick break switches for 
tramways department. See “ Official Notices" July 25th. 


N.E. Railway.—October 7th. The directors are in- 
viting tenders for the complete electrification of about 37 miles 
of standard gauge double track mostly) line in the neigh- 
bourhood of Newcastle. The contract is divided into two 
sections — 1) electrical equipment of coaches and permanent way ; 
(2) high-tension cables and sub-station equipment. For further 
particulars see our “ Official Notices " July 25th. 


Newporf.—August 20th. Electric generating plant and 
wiring, &c., forthe new lunatic asylum at Caerleon. See “ Official 
Notices" July 25th. | 


Northtleet.—The U.D.C. is desirous of entering into a 
contract with some company for the working of its electric 
lighting order. See “ Official Notices ” July 25th. 


Pemberton. — August 20th. Complete electrical in- 
stallation (boilers, engines, dynamos, &c.). cables, raile, &c., and over- 
head equipment. See Official Notices to-day. 


Roumania,—September 3rd. The municipal adminis 
tration of Calarasi-Stirbey (Roumania) is prepared to receive 
tenders for the concession of establishing and working the electric 
lighting service of the town. 


Rugby.— August 20th. One 150-kw. and one 60-KW. 
high speed steam three-phase alternators ; switchboard, mains, 
lamps, and meters for the U.D.C. бее “ Official Notices " to-day. 


Servia,—Angust 12th. Tenders are being invited until 
August 13th by the municipal authorities of Nisch for the establish- 
ment of a central station for the electric lighting of the town. 


Spain.—August 10th. The municipal authorities of 
Trujillo are inviting tenders until August 10th for the concession for 
the electric lighting of the town during a period of Q0 years. 11 
ticulars may be obtained from, and tenders are to be sent to, E 
Becretario del Ayuntamiento de Trujillo. 

Stockport.— August 4th. Ten double-deck cars com- 
plete. See Official Notices July 25th. 

St. Petersburg. — August 14th. Conduits for the 
municipal telephone system. See “ Official Notices " July 25th. 


Valparaiso.—September 18, Construction and eqnip- 


ment of electric tramways. Further particulars from the Chilian 
Consulate. : 


Warrington, — August 6th. Cables for municipal 
electric tramways. See Official Notices J uly 25th. 


"ins 
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Wolverhampton. — August 13th. 
licht installation for new union workhouse. 
July 25th. 


Youghal Asylum (Co. Cork).—August 12th. Steam 
dynamos, battery, switchboards, wires and fittings. Particulars 
from Mr. H. A. Cutler, Municipal Buildings, Cork. 


Complete electric 


OLOSED. 


Bexley.—Messrs. Hadfields are to supply the points and 
crossings for the tramways here; and the boilers are to be made by 
Messrs. Fraser, of Millwall. 


Bristol.—The Electricity Committee hag accepted the 

tender cf the B. I. W. Co, for the supply of cable for extending the 

ower mains, at £6,080, and that of Messers. Dick, Kerr & Co., for a 
, ab 4840. 


Canning Town.—A contract has been given to Messrs. 
Peirson & Co., of St. Dunstan's Hill, E.C., for the constructional 
steelwork for the new generating station, Canning Town, E., com- 
prising roofs, stanchions, girders, coal bunkers, and complete electric 
ooal-har dling and transporter plant, at £6,775. 


Dandee.—Messrs. G. H. Nicoll & Co., of Dundee, ha ve 


awarded the contract for the generating plant for the Sani- 
um. 


Heckmendwike,—The U.C. has accepted the tender of 
Messrs. Bennis & Co., for the supply of an ash elevator for the 
electric light works, and that of Messrs. Dick, Kerr & Co., Ltd., for 
the paving of Westgate and High Street. 


Manchester, —The Corporation Electricity Department 
have accepted the tender of Messrs. Rowland Carr & Co, of 
London, for the supply and delivery of the whole of the bitumen 
3 1960 by them for electrical purposes for the year ending June 


London,— The following tenders have been received by 


the London County Council for the supply and erection of a 25-ton . 


стапе at the temporary power station at Loughborough Junction 
and for three 10-ton hand cranes for use at three of the sub. stations 
to be erected in connection with the tramways :— 


J. Hitchen & Son, Halifax 


- S E - 41.7 

T i (alternative) (accepted) 1.117 

J. Larmuth & Co., Salford £s Fs v ie 1,715 
ХА, Musker, Ltd., Liverpool РЕ EN s . 1,757 
Carrick € Ritchie, Edinburgh xd Se ee LNX 
Morris K Bastert, Гоп огон Fe «8 e» 12402 
Hireinbottom & Mannock, Lid., Manchestcr 1. 006 
A. Chaplin & Co. Glasgow А . 1,950 
Booth Bros., Ltd., Rodley . zd А ee 1.095 
Thos. Broadhent & Sons, Ltd., Hudderstield 2,000 
Rushworth Bro3., Colne.. ee 25 : 2.0 
J. M. Henderson & Co., Aberdeen . 5% T oe 2,11 
Craven Bros., Ltd., Manchester 5 NC se 2.370 


The manufacture of certain parts of the crane girders is to be 
sublet to С, C. Dunkerley & Co., of Manchester, and that of the 
el equipment for the large crane to the British Thomson- 
Houston Company, 

The lowest tenders submitted to the London County Council by 


eight firms for the supply of 80 electric cars for the Streatham 
ways are as follows :— 


Se as 


T А Period for 
Name, Price. delivery, 
| Truck, 
Witting Bros., Limited | 20 weeks Brush Co. Si M 


‚| £46,162 
Dick, Kerr & Со, (acceptech.. 


бее Official Notices" . 


ee : Milnes * Co. ce ee 


Committee for these reasons recommended the Council to accept 
the tender of the latter company, and to allow of the sub-letting of 
the parts as indicated in the list of tenders. The recommenda- 
tion was agreed to without discassion. 

The undernoted tenders have been submitted for the supply of a 
motor-generator for the Horniman museum: — 


Siemens Bros. 


ee ee ee ee £52 10 0 
Eastoy & Co... а = 82 - eO оО 0 
Electric Construction Company (accepted).. 6210 0 
Gencral Electric Cow pany 2s xia .. бн 5 0 
Laurence, Scott & Co. a 000 0 


Salford.—The T.C. bas accepted the tender of Messrs. 
Ferranti, Limited. for the supply of resistances for the traction 
switchboard at the Strawberry Road station for 4288, and that of 


Messrs. ( iraham, Morton & Co., Ltd., for a dozen coal chutes for the 
Strawberry Road works (£298). 


Swansea,— We understand from Mr. C. A. L. Prusmann, 
the borough electrical engineer, that our notice on P. 114, July 15th 


issue, regarding the cables contract is inaccurate, The matter has 
not yet been settled. 


Sydney (X.S.W.).—We learn with interest and satig- 
faction that the electric lighting plant for the Sydney lighting 
station is to be made in this country, and we hope it points to greater 
activity before English electrical manufacturers in the Colonies, 
Messrs. Dick, Kerr & Co., Limited, have secured the contract for 
the supply of the whole of machinery for the Corporation lighting 

Alternating three-phase current is to be generated at the 
central station, and transmitted at a pressure of 5,000 volta by means 
of underground cables to sub-stations, at two of which it is to be 
converted into continuous current to supply the three-wire network 
of distributing mains. At four other sub-stations static transformers 
are to be installed, reducing the E.M.F. to 240 volts between each 
of the outer conductors and the central point of the three-phase 
star-connected system of conductors. The distributing mains will, 
in this case, be four-core, the lamps being connected in approxi- 
mately equal numbers between each of the three outer conductors 
and the conductor which is connected to the central point of the 
star; this point is also to be connected to earth, at each of the sub- 
stations. Messrs. Preece & Cardew are the consulting engincers, 
and, as our readers will remember, they devised the scheme after a 
personal investigation by Major Cardew into the whole of the local 
conditione. The plant which Messrs. Dick, Kerr & Co., Limited, 
are supplying comprises five boilers of the water-tube type (Babcock 
and Wilcox), each capable of evaporating 10,000 Ibs. of water per 
hour. There are, in addition, mechanical stokers, economisers, 
superheaters, feed pumps, feed water storage tank, condensers, and 
various air and circulating pumps. There are three steam alter- 
nators, each consisting of a steam engine coupled direct to a threc- 
phase alternator and exciter. Two of the steam alternators arc each 
of 600 Kw. capacity, the third machine having an output of 300 x w. 
The machincs will be each capable of giving considerable overload 
for some time. The engines which will be supplied for this con- 
tract are of the Ferranti type, and the generators will be manufac- 
tured at Preston, and will be of the standard design adopted by Dick, 
Kerr & Co., Limited, in their machines for the London County 
Council, Fulham, aud other contracts. The contract also covers the 
whole of the pipe work, travelling crane, and storage battery. The 
sub-station plant is included in the same contract, and comprises 
five sets of motor- generators, each set being capable of giving an 
output of 150-K w. continuous current. Three of the sets consist of 
an induction motor driving two 75-RKw. continuous- current gene- 
rators, the other two sets consisting of an induction motor driviug a 
150-kw. continuous-current dynamo. A number of static trans- 


Proposed sub-contractors. 


! 


Body. Plough. Equipment and motors, 


Mleetricit^ ct Hy.  Klectricité et Hydraulique 


draulique,Charleroi 
| 77.6% 21 „ Brill Co. e| Electrie Railwas and Tram- J. G. White & Co., English Electric Manutac- 
C.F. Milnes & C | way Carriage Co, | London. turing Co, 
British Thome CER vo {IRG 17 „ None e sx Tone. A và T" Do. British Thomson. Houston Co 
British Ejeep n Houston Co, £48,286 | 9] " European McGuire Co. . Milnes & Co ie. ie Do. Fone. 

lemens & Hal, Car Co. £19,807 | 36 „ None ., RS . None. 25 i A Do. British Thomson-Houston Co 

ritish W alske zm | £49,500 10 „ Brill Co. x "E -. | Milnes & Co, . ie None. К .. None, 

*stinghouse Co. 450,128 20 „ Bril Co. or European Do. is J. G. White & Co, None 

B | McGuire Co. London. ' 

mub Company Tt ee | £52,788 | 96 „ None None Do. 


mE ЧЕЛИНЕ m ek ee E ERE — 


ted that the tenders had been 
a “ue tramway manager, reminded the Council at 
Dick kc ЕЁ of the recent acceptance of the offer of Mesers. 
4 a x , ас for the Tooting tramweys, and in the 
hick 1 ted. it was pointed out that one of the principal 

Teason - р ср р 
8 Which led Prof, Kennedy to recommend the adoption of 


The 
9* Opinion on the present Occasion that thc 

r : р casion that tl 
На еестіса] equipment submitted by the same company 
© to that specified in the lower tenders, and he 


formers are also being supplied by Dick, Kerr & Co., Limited, under 
the same contract. The main switchboard will be of the Ferranti 
type. It may be observed that the contract provides for the 
erection of the plant, the total amount of the contract being between 
£50,000 aud £60,000. The same tirm are supplying large plant 
all over the world, their contracts comprising the erection of 
generating plant at Cape Town, the construction and equipment of 
electric tramways in Calcutta and Hong Kong, and now the com- 
plete equipment of the Sydney Corporation Lighting Works. As 
might be expected, compelition for such an important contract. 
has been of the keenest description, and the result is especially 
satisfactory when ore remembers how strong American manu- 
facturera have been in Australia in electrical work up to the 
present. 
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NOTES. 


The B.E.T. Companies’ Staff Dinner.— On Friday 
the 25th ult., the staff dinner of the British Electric Traction 
Company and associated companies took place at the Criterion 
Restaurant, the chairman being Mr. Emile Garcke, who was sup- 

rted on his right by Sir Chas. Rivers Wilson, the chairman of the 
British Electric Traction Company, and on his left by Lord Vaux of 
Harrowden, the chairman of the Brush Electrical Engineering 
Company. There were about 250 present, representing some 70 
undertakings, while the visitors included representatives of the 
electrical and financial press, and of the chief electrical engineer- 
ing companies of the country. The dinner was preceded by а 
reception of the guests by Mr. Garcke; this afforded a good oppor- 
tunity for those who bad come up from distant parts of the country, 
to have a chat with old friends. 

After the usual complimentary toasts, that of the Houses of Par- 
liament being proposed by Mr. Sydney Morse, and responded to by 
Lord Vaux, Sir Ernest Spencer, M.P., and Mr. Т. A. Atherley- 
Jones, K.C., M.P., the chairman proposed “ The British Electric 
Traction Companies,” coupled with the name of Sir Chas. Rivers 
Wilson. In the course of his speech he quoted some striking 
figures, showing the progress and prosperity of the various under- 
takings. There were some 16,000 ehareholders and debenture 
holders interested in the various companies, while the total 
capital was about £6,500,000. The B. E. T. Companies afforded a 
large field for labour, as could be seen from the fact that they 
employed over 10,000 people, and that the annual wages bill 
amounted to more than £700,000. Further, though some people 
made much of an alleged hostility between municipalities and them- 
selves, he would like to point out that they had dealings with over 
900 local authorities with whora they were on excellent terms. 
They would all agree that the companies were doing good work for 
the public, when he told them that the annual tratlic receipts were a 
million and a half sterling, while in a year they carried the entire 
population of the country eight times over. He denied the charge 
that they were merely company promoters, and pointed out that no 
company floated by them bad been left to sink or swim by iteelf, 
as the parent company bad always held a large financial and 
administrative interest. Further, they never took up an Act or 
order which they did not intend to carry out, and they had already 
expended £3,000,000 on engineering works throughout the country. 
With a few words on the rapid progress of the electrical industry, 
and the great potentialities of electricity, he concluded. 

Sir Rivers Wilson responded briefly, and said that the present 
gathering afforded ample proof of this progress in matters connected 
with electricity. After the toast The Visitors" had been proposed 
by Mr. Stephen Sellon, in his own inimitable way, and responded 
to by the Hon. Robert P. Porter, of the United States, who, by the 
way, was emphatic in his denunciation of the heresy that British 
industrial supremacy is on the wane, or that there is any reason here 
for what he termed industrial despondency, Sir Rivers Wilson pro- 
posed “ The Chairman“; this toast was drunk most heartily, and 
the gathering then broke up. 

Mr. Garcke's eloquent speech, of which, owing to the exigencies 
of space we have given but the briefest outliae, produced a great 
impression, and it was pleasant to note the mutual confidence and 
esteem which so plainly exists between the managing director of 
the B. E. T. Company and the representative employcs of that great 
undertaking. With such a magnetic personality, no wonder that 
Mr. Garcke can imbue his subordinates with the determination to 
succeed, and the next 12 months will doubtless afford further oppor- 
tunities for his unceasing activity. Music and song helped to 
enliven the more serious proceedings of the evening, which was a 
huge success from every point of view, and upon which everybody 
connected with the company may be warmly congratulated. But, 
Mr. Garcke, please do take that holiday to which you are so well 
entitled, and upon which your best friends во insist. Ferb. Sap. 


The Institution of Junior Engineers.—The summer 
meeting of this Institution commences on August 11th, the North- 
East Lancashire district being the locality to be visited, with Black- 
poolas headquarters, Themeeting opens with an excursion to Barrow 
to inspect the works of the British Griflin Chilled Iron and Steel 
Company, the Barrow Hermatite Steel Works, and the Kellner- 
Partington Paper Pulp Works. On Tuesday, after being received 
by the Mayor of Blackpool, the power station of the Blackpool and 
Fleetwood Tramroad Company, and the Lancashire and Yorkshire 
Railway grain elevator at Fleetwood are to be seen. On Wednes- 
day an excursion will be made to Furness Abbey, Lake Winder- 
mere, &c., and on Thursday the members travel to Preston to visit 
the cotton spinning and weaving works of Messrs. Horracks 
Crewdson & Co., the Electric Tramway and Railway Carriage Com- 
pany's works, and those of the English Electric Manufacturing 
Company. Friday will be devoted to an inspection of the engi- 
neering features of the Blackpool ‘lower, &c., and in the evening 
the summer dinner of the Institution takes place at the Queen's 
Hotel, South Shore, Blackpool. Mr. F. S. Pilling, M.LE.E., 39 
Victoria Street, Westminster, has been appointed hon. local secre- 
tary of the meeting. 


Electrical Engineers, К.Е. (Vols.).— Two companies 
consisting of four оћісетв and 100 men are expected to arrive home 
from South Africa on Saturday. The members of the corps are to 
parade at Headquarters at 10.30 a.m. on Saturday to receive them. 
The drum and fife band will be in attendance and will play the 
detachment from Waterloo to Headquarters. 
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Business, not Philanthropy.—In our critical article 
of October 14th, 1901 (Vol. xlix., p. 542) on the “National 
Industrial Association," we ventured, in discussing the subject of 
profit-sharing, to make the following remark :—" In the minds of 
many people the idea (profit-sharing) suggests philanthropy or 
charity, but it is neither; it is a method of conducting business, In 
some cases a portion of the profits bas been set aside to provide 
comforts, amusements, or recreations for the employés. The towns 
of Saltaire, Port Sunlight, dnd Bournville are cases in point, and 
whilst, in the popular mind, Sir Titus Salt, the Lever Brothers, and 
the Cadburys may rank as philanthropists, they would be the first to 
admit they were business men first, and that the apparent philan- 
thropy was an excellent plan for conducting business profitably.” 
We are pleased to bave so striking a confirmation of our views as is 
afforded by the speech delivered by Mr. W. Н. Lever himself at the 
conference of the Garden City Association, held last Saturday at the 
“garden ” village of Port Sunlight. In this speech he disclaimed 
any suggestion of philanthropy 1n regard to the village, and added 
that the relation between master and man must be a strictly busi- 
ness one. He further characterised the “ Са’ Canny” policy as a 
mistaken and a fallacious notion, which only served to drive trade 
to other countries. It will be a good day for the trade of this 
country when both workmen and labour leaders take this to 
heart. і 


Obituary.—We learn with great regret that Mr. Arthur 
Dennis, of Messrs. W. F. Dennis & Co., died suddenly on 
Sunday evening at his residence at New Barnet, after a few 
days’ illness, of peritonitis. Mr. Dennis was senior partner in 
the above firm, who have been for many years and are 
still, the sole agents in this country for the well-known firm of 
Felten & Guilleaume, Carlswerk, Actien- Gesellschaft, Mulheim-on- 
Rhine, also the Antwerp 'l'elephone and Electrical Works, and the 
Pather Iron and Steel Company, Wishaw. We understand that the 
business of W. F. Dennis & Co., will be carried on as heretofore. ~ 

The daily press announces the death of M. Gustave Trouvé, a 
well-known French electrical engineer. He died on Monday, in 
Paris, in his sixty-third year. Among bis numerous inventions 
were an incandescent electric lamp destined to explore the human 
body, an apparatus for fishing by electricity, luminous fountains 
without water, and electric mining lamps. 


The Arc Works.—On Tuesday last a party of engineers, 
technical pressmen, and others journeyed to Chelmsford to visit the 
Are Works of Messrs. Crompton & Co., Limited, and to inspect 
some plant for Calcutta, then under test. This consisted of two 
multipolar generators, each capable of giving an output of 800 Ew. 
at a speed of 230 revolutions per minute. As, however, we shall 
deal fully with the objects of the visit in a future issue of the 
Review, we refrain at the moment from entering upon any further 
particulars concerning many matters of interest to the electrical 
engineering industry generally. 


Marconi and the Coherer Patents.— Following our 
note of last week under this heading, the following extract from 
the Saturday Review, of 26th ult., may be of interest, coming, 98 
it does, from the seat of war so to speak:—" А startling dé 
bas followed upon the correspondence in our columns between Prof. 
Silvanus Thompson and Mr. Marconi. It will be remembered that 
in May last Prof. Thompson stated, with some show of circum- 
stance, that the feat achieved by Mr. Marconi in detecting tele- 
phonically in Newfoundland signals sent out from Cornwall, had 
been accomplished not by any devices invented by Mr. Marconi, 
but by a different invention from that described in the patent for 
his system, and in fact invented by some person whose name 
had been withheld from the public. Mr. Marconi replied at the 
time with an assertion that the Professor had been led into absolute 
and gratuitous untruth. There has since been а geod deal published 
in the 7'imes, as well as in the technical press, concerning a dispute 
between two officers of the Royal Italian Navy, named Castelli and 
Solari, as to which of them was the real inventor of this admirable 
appliance. Certain it is that Solari, a year ago, brought personauy 
to Marconi the particular apparatus used by Marconi in Newfound- 
land, and then returned to Italy. The Official Journal of tbe Patent 
Office of July 16th contains а brief notice of а very Unus 
character, which throws light on the proceedings that followed. 
It announces that Guglielmo Marconi, who, on September 10%, 
1901, had filed а patent in his own name for this invention, noW 
seeks leave to amend his application, ‘by converting it into an 
application for a patent for an invention communicated to him from 
abroad by the Marquis Lingi Solari, of Italy.’ So it appears t 
Prof. Thompson's statement now receives oflicial confirmation or 
both heads, since the invention is a different one, requiring 8 реў 
patent, and the names of Solari and Castelli had certainly been 
suppressed until Prof. Thompson’s revelation. But what are we 
i think of Mr. Marconi's denials? What has he to say for 

imself? / - 


i : , 

American Engine-Builders.—The Engine Builders 
Association of the United States held a very successful semi- ann 
meeting at the Schenley Hotel, Pittsburg, Pa., recently. A paper on 
„Engine Forgings” was read by Mr. H. F. J. Porter. Paper boh 
also read by Mr. E. M. Tingley, of Pittsburg, on „Engine Require 
ments for the Parallel Operation of Alternators” ; by Mr. H 
Longwell, of Pittsburg, on the “ Requirements for the 
of Alternators as Viewed by the Engine-Builders „; and by Is 
John B. Berryman on “Piping Material for Steam Plante. ‘ted 
there not room for an Engine-Builders’ Association of the Uni 
Kingdom ? 


aor 


heey, 
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Personal.—Mr. H. S. Deacon, who has hitherto held the 
appointment of secretary and general manager of Cryselco, 
Limited, Bedford, has now been elected to a seat on the board and 
appointed managing director, 

e German Emperor has accorded the distinction of the Red 
Cross (Third Class) upon Mr. Edwin O. Sachs, chairman of the 
British Fire Prevention Committee. 

We learn that Mr. William Young is severing his connection with 
the Edison & Swan Co., after being 18 years in their employ. 
He entered their service in 1884, and was for some years managing 
and confidential clerk at their factories, and latterly assistant to the 
general manager and sales manager respectively, at. the company’s 
commercial offices. | 

Mr. E. Lonsdale Pope, resident engineer at Callender's Cable and 
Construction Co., has been appointed distribution engineer in the 
tramways department of the London County Council at a salary of 
£350 per annum. Mr. A. C. Devey, outside superintendent to the 
British Insulated Wire Co., and Mr. L. R Lee, chief mains 


engineer to the Manchester Corporation tramways, were the other | 


two candidates in the final list, whilst the total number of &ppli- 
cations received for the position was 81. 


Moving Sidewalk.—A well-backed scheme is on foot for 
potting an electric moving sidewalk on Brooklyn Bridge. It issaid 
that it will be put in operation within a year. 


Marriage.—On July 24th at St. Mary-le-Tower, I pswich, 
the marriage was solemnised of Mr. Henry Edward Mordaunt 
Kensit, son of the late Lieut. H. E. Kensit, 19th Hussars, to 
Mildred, daughter of Allen Goodwyn, of Stapenhill, Ipswich. 


The G.E.C. Fire.—The jury which has been sitting for 
several weeks inquiring into the cause of the disastrous fire at the 
General Electric Company's premises in Queen Victoria Street, E.C., 
finished its sittings on Tuesday. We give the following extrnct 
tbe] the Times report of the questions put to and answers made by 

e jury :— | 

Did the private fire brigade of the General Electric Company 
materially contribute to the extinguishing of the fire ?—No. 

Were reasonable precautions taken against fire by the General 
Electric Company, having in view the number of electric lighting 

ps and wires in use and the amount of inflammable material 
abont the premises ?— We say No. 

Do you think that the premises of the General Electric Comrany, 
Nos. 67, 69, and 71, Queen Victoria Street, constitute a workshop 
within the definition of the Act ?— We say yes, most decidedly. 

Do you think that had proper structural exits been provided in 
the roof or elsewhere this loss of life would have been altogether 
or partly prevented ?— We вау yes, altogether prevented. 

Was the sanction given by the district surveyor, Mr. Power, to 
the structural changes that connected 67 to 69 in your opinion 
legal or otherwise, in view of the fact that the General Electric 
Company's occupation of No. 67 was only partial ?— We say illegal. 

Was there any neglect of legal or other obligations or duties on 
the part of the following:—(1) The General Electric Company ; 
(3) the Metropolitan Fire Brigade ; (3) any of the various officials 


gade, “No, considering the appliances at their disposal." 
(3) We say Yes; we consider the factory inspector failed to properly 


you consider the entrance to No. 71 sufficient for the employés 
at 67, 69 and 71 ?^— We вау no, it is not sufficient. кч 
51 € foreman said the jury thought the cause of the fire unknown, 
ч as to who was responsible, the jury could not say. They wished, 


Company, by evading the Factory Act and misleading the district 
eyor, render themselves responsible for the loss of life. 


vage Corps, and we consider that 
their duty exceedingly well. ' ' 


_ Summer Conference of the Mechanical Engineers. 
И. 125 ult. the Summer Conference of the Institution of 
Норы Pu was opened at N ewcastle-on-Tyne. Mr. Charles 
densing w. a Manchester, tead а paper on pumping plant for con- 
consisted of especially applicable to electric power stations. It 
Patt, and ath centrifugal pump and turbine by Messrs, Mather and 
тм profitabi ough the initial cost was great, yet he contended it 
the city were ul be ap a in connection with electric works in 
the Ne so read, one by Mr. W. D. Hunter, of Newcastle, on 
— tn the and District Electric Lighting Company's power 
taking; and Mee of which he spoke of the growth of the under- 
Bank station of W. B. Woodhouse then described the Neptune 
of the Newcastle Blectric Bupply Company, 


atl We are informed that the Corporation of 
extension of the electricity works, as 


Our issue of the 18th ult, 
the matter ме А „ы! There will be no need to 


Tramway Plant for Wellington.—We learn by last 
mail that the Wellington City Council (N.Z.) has decided to call 
for tenders for the materials and plant to ba used in connection 


for tenders as soon as the Order in Council " ів granted. It is 


expected that he will be associated with a small advisory bod to 
be formed in London. eae d 


———MMÁÓÁÁÀ—MáÀÁ! 
THE CENTRAL STATION ENGINEER. 


ON the occasion of the departure of Mr. О. A. риснев, the chief 
assistant electrical engineer of the County Borough of Blackburn, to 
take up his new position of engineer and manager to the Ilkeston 
Tramways, he was presented by the staff of the electricity and 
tramways departments with a travelling bag, dressing case, &c. 
Mr. GILES, in making the presentation, said he was exceedingly 
sorry to lose Mr. Pilcher. 

An interesting ceremony took place at the Bolton Corporation 
Electricity Works on Friday afternoon, when, on the departure of 


of a handsome silver photograph frame, band-bag, &c. 
engineer, Mr. A. A. Day, in making the presentation on behalf 
of the staff, expressed himself as to Mr. Corson's value and 
ability, thanking him for his help in bringing the station to its 
present coveted poaition, and wishing him every success in his new 
sphere, this being unanimously seconded by the staff, " 

Mr. WALTER J. Васне, resident engineer, was presented last 
week with a handsome case of cutlery and plate by the committee 
and staff of the Gloucester Corporation Electricity Works, upon the 
occasion of his marriage. 

The staff and workmen at N ewport Corporation Electricity 
Works on Tuesday presented Mr. C. D. CoPLAND with an 
illuminated address and a handsome present on the occasion of his 
leaving. Mr. Copland has been borough electrical engineer for the 
past eight years. . 

The York City Council has decided to increase the salary of the 
electrical engineer, Mr. MIDGLEy, from £300 to £400 a year. 

The Darlington Town Council on J uly 23rd confirmed the 
recommendation of the Electric Light Committee to increase the 
salary of the electrical engineer (Mr. Lunn) by £50 а year, making 
it £250, on condition that he agrees to remain in the service of the 
Corporation for a period of three years. 

The Wigan Electric Lighting Committee has confirmed the 
recommendation that Mr. Jas. SLEVIN, tramway traffic manager for 
the Corporation, be appointed borough electrical engineer. 


а RED 
NEW COMPANIES REGISTERED. 


Electrical Publishing Company, Limited (74,449). — This 
company was registered on July 94th, with a capital of £14,500 in £1 shares 
(4,500 preference), to take over and work a new publication called the Electrical 
Magazine, founded by T. Fielden (vendor to this company), and to carry on the 
business of proprietors, printers and publishers of newspapers, periodicals, 
magazines, books and other literary works. The first subscribers (each with one 
share) are:—T. Fielden, Winchendon House, Watford, journalist: С. H. 
Fielden, Oakover, St. Alban's Read, Watford, journalist: R. Thomas, 27, 
Chancery Lane, W.C., insurance inspector; R. V. Beveridge, Crown Court, 
Chancery Lane, W.C., journalist: W. D. Hall, 30, Essex Road, Watford, 
printer; W. N. Twelvetrees, ЗІ, Louisville Road, Upper Tooting, S. W.; 
consulting engineer; and С. W. de Tunzelmann, 82, Victoria Street, B. W.,; 
consulting engineer. Minimum cash subscription, 42.000. The number of 
directors is not to be less than three nor more than seven; the tiret are 
T. Graham, С. B. Crawshaw and T. J. V. Fielden (permanent director and 
chairman). Registered oftice, Clun House, Surrey Street, Strand, W.C. 


CITY NOTES. 


The Direct United States Cable Company. 


Tax fiftieth ordinary general meeting of this company was held on 
Tuesday iat Winchester House, Old Broad Street, Mr. E. M. 
Underdown, K.C., presiding. 

The CHAIRMAN, in proposing the adoption of the report, said that 
the revenue for the six months to June 30th, after deducting out- 
paymente, amounted to £46,610. The working and other expenses, 
including income-tax, absorbed £21,516, leaving a balance of 
£25,094 as net profit, making with £3,350 brought forward from the 
previous half-year, a total of £28,444. That had been appropriated 
ав follows: — The interim dividend of 3s. per share, paid Match 3186, 
£9,106; proposed final dividend for tbe financial year 3s. a share 
and a bonus of 1s., £12,142; they proposed to tranafer £5,000 to the 
reserve account, which wonld leave a balance of £2,196 to Garry 
forward. The revenue showed a small decrease—£4,039, as come 
pared with the corresponding period of last year, owing to the 
additional cables now in operation. There were at 5 14 
effective cables working the North American business. 
expenses in London remained practically the same as previously, 
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also at the stations. There was & small increase in respect of 
foreign agencies. It was necessary to keep someone in foreign 
places to look after their business, because great energy was shown 
by their rivals in collecting businees, and they thought that that 
expense was well incurred. ‘The reserve fund was in & very satis- 
factory position. It had been credited with £7,366 of interest on 
investments, and with £5,000 transferred from the revenue account, 
and it now amounted to £460,383 at cost, but the actual 
value of the securities was larger. The question of the 
reserve brought him to а very interesting and pleasing 
incident. As they knew they used the reserve fund for 
effecting any repairs or renewals, and they replaced the money 80 
used asthey were able. Very singular to relate, during the whole 
of the past 12 months, and up to the present time, they had not had 
to spend anything upon repairs or renewals to their cable. ‘That 
was а very remarkable thing fora cable that had been down for so 
many years. Their investments had ben increased by £11,316. 
If they took the whole year, the receipts had amounted to £96,199, 
less expenses £43,074. They, therefore, had £53,125 to be dealt 
with, and they had paid in dividends £39,461, and placed to 
reserve £16,000. The whole question of cable communication had 
been before a Departmental Committee, and had been most 
thoroughly examined into. Most of them had been before that 
Committee, and had given evidence in defence of their various 
interests, and it was satisfactory to know that in the report just 
issued, the Committee stated that the Atlantic Companies had not 
formed the subject of public controversy ; they had received no 
subsidies, and they provided under the influence of competition, an 
efficient service at a low rate, and no complaints had been Jaid 
against them. With respect to wireless telegraphy, he would only 
reiterate what Sir John Wolfe Barry had said on the subject to the 
proprietors of the Eastern Extension Telegraph Company last 
week. They knew perfectly well that those inventions might be of 
value, but it seemed to have escaped the attention of some cf their 
rivals, that if they were of value, there was nothing in the world to 
prevent themselves, and other cable companies who had large staffs, 
from making use of them, in so far as they might be useful. He 
recently had an interview with Lord Kelvin, who held а very 
strong opinion that however valuable wireless telegraphy might be 
for certain purposes, it could not affect the transmission of 
messages cver great distances through cables. Therefore, he did 
not think there was any ground for nervousness on the part of the 
holders of cable companies’ stock. 

Sir JAMES PENDER, Bart., seconded the resolution, and the report 
was adopted. 


Central London Railway Company. 


Tur directors’ report for the half-year ending June 30th, 1902, to 
be submitted to the meeting to be held at the Holborn Restaurant 
on Tuesday, August 5th, reads as follows:— 

“The directors bave pleasure in submitting to the proprietors the 
following report and statement of accounts for the half-year ending 
June 30th, 1002. The sum of £107,099 38. 8d. bas been received 
during the half-year on account of debenture stock, including the 
premium thereon, and the amount expended on capital account has 
been £21,537 38. Gd. The receipts from all sources on revenue 
account have amounted to £185,114 4s. 4d., and the working expenses 
to £93,099 10s. 5d., leaving a balance of £92,018 13s. 11d.,as shown 
in the net revenue account. The number of passengers carried 
since the opening of the railway is as follows :— 


Five months ending Dccember 31st, 1900 14,916,022 
Half-year ending June 36th, 1901.. 855 .. 20, 85,739 
Half-year ending December 31st, 1901 . . . 90,07,6050 
Halí-year ending June 80th, 1902. 22,879,881 

Total number carried .. А 78,924,645 


Compared with the corresponding period in 1901, the company 
conveyed during the past half-year 2,493,595 more passengers, and 
during the week in which it was intended to hold the Coronation 
the large number of 1,256,000 passengers was carried over the rail- 
way. These satisfactory results clearly indicate the capacity and 
utility of the undertaking. After providing for interest on deben- 
ture stock, the net revenue account thows a balance of £82,603 
8s. 11d., including the amount of £5,874 7s. 7d. brought forward 
from last half-year. The directors recommend that out of this sum 
interim dividends be declared at the following rates of distribu- 
tion :— On the undivided ordinary stock at the rate of 4 per cent. 
perannum. Onthe preferred ordinary stock at the rate of 4 per 
cent. per annum. Under the Company's Acts the dividend on the 
deferred ordinary stock is not payable until the result of the work- 
ing of the year ending December 31st has been ascertained. А sum 
of £9,994 12s. Ed., representing the deferred dividend, and being 
part of the general balance of £35,598 1s 4d., has therefore bcen 
carried to the ‘dividend suspense account (divided stock), and will 
be dealt with at the end of the year, leaving a net balance of 
£25,603 8з. 11d. The results for the balf-year would have eufficed 
to pay an increased dividend, but in view of the pending liabilities 
for the expenses in connection with the ' Vibration’ irquiry, and 
with the promotion of the Bill referred to below, as well as pro- 
vision for reserve, the direct: rs have thought it expedient to carry 
forward the above-stated sum. The Bill entitled the ‘Central 
London Railway (New Lines) Bill, which was submitted to the 
proprietors and approved at the last half-yearly meeting, for the 
construction of a railway from Shepherd’s Bush, by way of Ham- 
mersmith, Piccadilly and the Strand, to the City, forming, with the 
existing line, a circular route through the heart of London, was con- 
sidered by a Committee of the House of Lords in the present session 
but this proposal was rejected, although it was supported before 
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the Committee by the Corporation of London and the London 
County Council. The Committee finally approved a combination 
of opposition schemes consisting of railways (1) from Hammersmith 
to Hyde Park Corner, (2) from Hyde Park Corner to Ludgate 
Circus, (3) from Ludgate Circus to Palmer’s Green. The company’s 
Bill, во far as it authorises the acquisition of property adjoining the 
Marble Arch station, and an increase of capital powers, е 

both Houses of Parliament, and now awaits the Royal Assent. The 
work of providing additional lifts at Shepherd's Bush to accommo- 
date the traffic at that station is progressing satisfactorily, and it is 
hoped that two of the lifts will be available for service in Sep- 
tember next. It will be remembered by the proprietors that a 
committee was appointed by the Board of Trade in the early part of 
last year to inquire into the cause of vibration on the Central 
London Railway, and that their report was issued in January last. 
It was stated by the experts who were appointed, that the amount 
of vibration caused by the running of & motor-car train was very 
alight, compared with that of a train hauled by one of the com- 


, pany'selectric locomotives. Your directora therefore determined 


to act upon the recommendations contained in the report, and to 
remove all cause of complaint by adopting the motor-car (multiple 
unit) system. The necessary тобог- сагв bave been ordered, and it 
is anticipated that by the end of this year most of them will have 
been delivered and put into service. The directors have appointed 
Viscount Esher, 2, Tilney Street, Mayfair, W., a director of the 
company, and a corfirmatory resolution will be submitted to the 
proprictors at the half-yearly meeting. The directors propose that 
the dividend shall be payable on and after August 12th next." 


— — — —— — ———— 


Waterloo and City Railway Company. 


Tux report for tbe half-year ended June 30th last, to be submitted 
at the meeting on the 7th inst., states that the capital account 
shows а total outlay of £605,317. The gross receipts of the line, 
less Government duty, amounted to the sum of £17,204, and the 


working expenses to £7,715, being at the rate of 44:84 per cent. аз 


compared with 54°78 per cent. for the corresponding period of 1901. 
The balance available for dividend, after providing for interest on 
debenture stock, is £8,558, and a dividend at the rate of 3 per cent. 
per annum on the ordinary stock will absorb £8,100, leaving £458 
to be carried forward to next balf-year. The directors announce 
that the accumulated deficiency in net revenue, amounting to 
£11,907 at the end of last year, has been disposed of in an adjust- 
ment of accounts with the South-Western Company. The number 
of passengers carried during the past six months, exclusive of 
scason ticket holders, was 2,239,394, showing an increase of 105,332 
over the number carried in the corresponding period of 1901. The 
season ticket holders on June 30th last numbered 1,197, as against 
1,057 at the end of June, 1901. The working company have 
recently been enabled, by an altered system of signalling, to intro- 
duce a more frequent service of trains, which no doubt accounts, 
to a large extent, forthe satisfactory increase in the traffic. 


Metropolitan Railway Company. 


Tun report for the half-year ended June 30th last shows that con- 
tracts were let in March last to tbe British Westinghouse Electric 
and Manufacturing Company, Limited, for the supply of the com- 
plete plant and machinery for the power station at Neasden, and for 
the sub-station plant and machinery, the whole of which is 
now being constructed. Plans and specifications have been pre 

for the erection of the power station building, and tenders have 
been advertised for and received, and а contrac} is DOW being 
settled for this work, which will proceed simultaneously with the 
construction of the electric plant and machinery, so that the whole 
may de completed in the autumn of next year. А design for new 
rolling stock, on the corridor principle, has been approved by the 


board, and a contract for the construction of the trains and motors 


to be used on that portion of the railway which will be electrically 
equipped will shortly be let. The question of obtaining & r 
supply for the power station at Neasden has received the care. 
attention of the directors. A well has been sunk on land belonging 
to the company, adjoining the site of the power station, and tbe 
result has been entirely successful. The supply of water will, it is 
believed, be sufficient for the purposes of the power station, 80 
also for the cther works at Neasden. The number of paure 
carried during the half-year was 44,213,121, and the gross receip 
for passengers, goods, minerals and tolls, amounted to £389,645. 


— 


Metropolitan District Railway Company. 


At a private meeting of prefererce stockholders of the м 
politan District Railway Company on Monday, Mr. R. W. dre 
M.P., presiding, a proposal that had been made to the board by 115 
Underground Electric Railways of London was considered. : 
Perks first of all alluded to the position of the 5 per Ra 
preference proprietors, whose etcck, amounting at the present s 
to £1,500,0€0, was receiving no dividend. Having described { 
conditions under which tbis stock was issued in the year 1869 p 
discount of £548,766, and to the vicissitudes through which : 
stock had parsed, he pointed out that the interest on it rose im Xd 
À per cent. in 1873 to 5 per cent. in 1878, and said that it contin to 
at the latter rate until 1882, when it again fell away, dropping | 
nil in 1889. From that year the rate of interest rose grad d 
until 1897, when 38 per cent. was paid, but the vidend had 2n 
fallen again to nil. The chairman stated that the Undergro 
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Electric Railways Company, which has & subscribed capital of 
£5,000,000, would be willing, under certain conditions, to guarantee 
to the preference proprietors 1 per cent. for the first year, 2 per 
cent. for the second year, and thereafter 3 per cent. in perpetuity, 
the U: dergroi nd Company taking any surplus interest that might 
be earned betwcen the 3 per cent. and 5 per cent., and alio having 
the right to vote in ret pect of the preference stocks so guaranteed. 
The offer, ke said, was conditional upon three-fourths of the share- 
holders astenting to the arrangement within the specified time. 

The Financial Times, commenting upon the matter, says:—" It 
is obvious that the position of the preference shareholders may be 
very much improved by the impending electrification of tke line, 
and accordingly the Yerkes-Speyer Syndicate, who hold the pre- 
ponderance of the ordinary stock, desire to secure the preference 
vote also, by offering an immediate bird in the hard in exchange 
for the two in the bush. . . . . The meeting very prudently 
refosed to swallow the proffered gingerbread without careful ex- 
amination, and appointed a committee of five to confer with the 
Underground Electric Company's board. We hardly think the 
committee will be disposed to jump at the terms offered. The 
Yerkes Syndicate would not be likely to give a 3 per cent. guarantee 
in perpetuity unless it saw its way to making a profit on the trans- 
action, and it will be difficult to persuade the preference holders 
that the restoration of the company's fortunes should operate not 
so much for their benefit as for that of American capitalists— 
although it is only fair to say that, had it not been for the same 
American capitalists, they might have had long enough to wait for 
electrification." 


Dublin United Tramways Company (1896). 


Тнв report for the balf-year ended Jane 30th last states that the 
directors have declared dividends for the half-year at the rate of 
6 per cent. per ennum on the preference shares, and at the rate of 
5 per cent. per annum on the ordinary shares. These cividenda 
will absorb £31,912, leaving a balance of 42,015 to be carried 
forward, after writing off £552, the balance of preliminary expenses, 
and providing £1,000 in respect of the action of Fitzgerald against 
the company, the appeal in which is now pending in the House of 
Lords The amount claimed against the British Thomson- Houston 
Company has been debited to capital account. The cirectors are 
advised that this will not prejudice the company’s claim, and if any 
sum is recovered it will be credited to the capital account in due 
course, 


Mr. W. M. Mornpny presided at the half-yearly meeting held at 
Dablin on Tuesday, and in moving the adoption of the report, he 
said the position and prospects of the concern were satisfactory. The 
feature in the report was the increase in the dividend on the 
ordinary shares from 4 per cent. to 5 percent. per annum. There 
was an increase of £5,120 in the gross revenues, and the net result 
was that there was £45,220 available, against 439, 820 this time last 
year. The company carried 224 million passengers in the half year, 
being an increase of nearly a million, at an average per head of 
121d. The local rates and way leaves amounting together to £15,609 
in the half-year, were on a larger scale than in any city in the 
United Kingdom. 


Harrow Electric Light and Power Company. 


THE annual general meeting was held on Thursday last week at the 
offices, Mr. C. Colbeck presiding. The report of the directors and 
the accounts as presented by them were adopted by the meeting, and 
the final dividend on the preference shares ordered to be paid. No 
dividend was declared on the ordinary shares, but, as the report 
proposed, an additional £500 was added to the depreciation fund. 
The meeting was adjourned to an early date in October for the 
discussion of other matters. 


The Globe Telegraph and Trust Company. 


Tur directors’ report reads :— 

The balance-sheet and accounts for the year ended July 18th, 1902, with 
statement of the stocks and shares held by the company at that date, and 
income received therefrom during the year, are berewith submitted. The net 
revenue of the company for the year, after deduction of expenses, amounts to 
£159,570 168. 94., and makes, with the balance of £1.101 165, Td. brought 
forward, а total of £200,472 19s. 4d. From this amount there has been 
distributed the sum of £130,167 28. 3d. in interim dividends, leaving an 
available balance of £70,005 118. 1d. The directors now recommend the 
payment of а final dividend of 3s. per shure on the preference shares, and of 
4». Эй. per share.on the ordinary shares, making, with previous distributions, a 
total dividend for the year of 6 per cent., less income-tax, on the preference, 
and of 52 per cent. nct (evainst 54 per cent. for the preceding year) on the 
ordinary shares, leaving a balance of £1,556 195. 2d. to be carried forward to 
the next account. During the year the directors have issued, at a premium, 
300 ordinary and 185 preference shares of the company, being part of the issue 
authorised by special resolution of May 1ltb, 1875; the proceeds have been, as 
usual, invested in telegraph securities. For the general convenience, it is 
pTroposed that in future the annual meetings of shareholders be held in the 
month of May, when the directors’ report and the accounts for the year 
ending April 30th will be presented, The next accounts will therefore cover в 
pericd of about nine months only. 


Great Northerg and City Railway Company. 


Tax report for the half-year ended June 30th last, to be submitted 
€ the meeting to-day, states that the railway between Drayton 
Park and Finsbury Pavement is completed so far as the tunnelling 


is concerned. The laying of the permanent way and the erection of 
the stations at Drayton Park, Essex Road, Oid Street, and Finsbury 
Pavement are making rapid progress. The generating station isin 
а very forward condition, and the Pritish Thomson-Houston 
Company, under their contract for the electrical equipment, are 
providing an installation which, it is believed, will embody all the 
latest improvements. In accordance with the agreemect wiih the 
Great Northern Railway Company, Messrs. 8. Pearson & Son, 
Limited, under their contract with that company, are pushing 
forward the works of the extension from Drayton Park to Finsbury 
Park Station. An agreement has been entered into with the City 
and South London Railway Compauy for the joint use with that 
company of the station at Old Street. The ccmpany's Bill, which 
waa explained to, and approved by, the last meeting cf sbare- 
holders, has passed the House of Lords and the second reading in 
the House of Commons, and will shortly come before a committee 
of the latter House. 


The Liverpool Overhead Railway Company. 


Tun directors’ report, to be submitted at the balf-yearly meeting at 
Liverpool, on Tuesday, August 12th, reads as follows:— 


In presenting the half-yearly statement of capital and revenue accounts to 
June 20th, 1902, the directors have to report that the gross revenue receipta 
amount to 437.9 Os, 2d., and the working expenses to £29,257 12s. IId. 

The number of passengers carried during the last two years is as follows :— 

Half-car Half-year Half. year  Half-ycar 


ending ending ending ending 
Dec. 31st, June goth, Dec. 3156, June 30th, 
1960. 1961. 1901. $02, 


First class .. ч T 716,095 721,999 106,740 656,75 
Second class, iccluding 


tramways uS 3,369,838 3,157,111 8,321,856 2,966,690 

Workinen (special return 
tickets) .. se o 1,569,571 — 1,203,114 1,402,848 1,402,916 
Total .. 5,655,499 5,882,224 5,433,451 5,026,122 


— 


There Las been a further falling off in trattic during the past half-ycar 


mainly due to the competition of the Corporation Tramways. To render the 
line more attractive, your direotors have decided to sccelerate the service, 
which will reduce the time required to mako the journey from end to end 
from 32 to 20 minutes. The new service will be inaugurated next month, 
The working of the Crosby, Waterloo acd Seaforth Tramways continues to be 
satisfe tory. 


REVENUE ACCOUNT. 


£ s. d. 

Receipts from passenger traffic amount to. is . 87,207 7 0 

Miscellaneous receipts and interest . "я p T 780 18 2 

37.958 0 2 

Less working expenses 5% i as a 29,27 12 11 

. 8,007 8 

Deduct interest on mortgage debenturcs ба a 3,100 0 0 

| 6500 7 3 

Add balance brought forward, December 91st, 1901 . . 3,043 12 4 
„ amount transferred fro Dingle Fire Continzenc 

Account ae ee oe ee oe ee . 900 0 0 

Leaving available for divided. . 939219 7 


Out of this balance your directors recommend the declaration of dividends 


at the following rates (less income-tax), payable on and after August 15th, 
next:— 


5 per cent. per ani. um on preference shares. ., £3,000 0 0 
ordinary shares . - ee 2500 0 0 


э ”„ 


leaving а balance of £3,792 19». 7d. to be carried forward to next half-year. 


Oflicial Announcements re Companies. 


UNLEss cause is shown to the contrary the following are to be 
Struck off the regi-ter within three months :— 


Association for the Protection of Telephone Subscribers, Ltd. 
Aurora Electric Lighting and Distribution Co, Ltd. 
Bournemouth, Poole and District Light Railways (Electric) Co., Ltd 
Dowson Ecenomic Gas Со, i ] 
Dynamometer Syndicate, Ltd. 

East Grinstead Electrie Lighting Co., Ltd. 

Electrical Purification Association, Ltd. 

Electric Cycle Synd.cate, Ltd. 

Electric Railway Omnibus Co., Ltd. 

Electrograph Syndicate, I. td. 
Finchley Irstrict Electrie Traction Co., Ltd. 

Hermite International Electrical Sanitation Co., Ltd, 
po. Accumulator Co, 

mproved Patent Forced Draught Furnace 8vndicat> 
Kilduchevsky Mops Tcerhont Syndicate, Lid. e 
Madrid Street Tramway Co., I. td. 
Nalder х Harrison Construction Syndicate. 
New Mayne Electric Rudder-Motor Syndicate. 
Portable Electric Lamp Co., Ltd. 
St. Martin's KJectrieal Manufacturing Co. 
Telephone and Switchboard Syndicate, Ltd, 
WE eee Power Co., Uta, 

estern Countries Electric Railways and Tramway: 

Weymersch Electric Battery Syndicate, Ltd. кышы, 


The following have been struck off the register :— 


Great Oceanic Telegraph Co. 
Scilly Isiand Telegraph Co. 
United kingdom Electric Telegraph Co. 


County of London and Brush Provincial Electric 


Lighting Company, 


THE directors bave declared an interim dividend 

on t^ 
shares at the rate of 6 per cent. per annum for the * 
June 30th, 1902, and an interim dividend on the ordinary shares 
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for the same period at the rate of 4 per cent. per annum. The 
amount of electricity sold in the company's London districts during 
the half-year is estimated to realise £43,985, which compares with 
£39,693 for the corresponding period of last year. | 


Anglo-American Telegraph Company. 


Tue directors’ report, to be submitted at the half-yearly meeting 
at Wincherei House to-day, reads :— 


The total receipts from January Ist to June goth, 1902, including the balance 
of £1,265 9s. 9d. brought forward from the last account, amounted to 
£169,904 4s. 6d. The traffic receipts show & decrease of £18,167 as compared 
with the half-year ended June 30th, 1901. The total expenses of the half-year, 
including the repair of cables, &c., as shown by the revenue account, amounted 
to 458,930 128. 4d., being a decrease of £6,048 10s. Sd. as compared with the 
corresponding period of 1901. The directors, under the powers conferred upon 
them by the articles of association, have, before declaring the net profits, set 
apart the sum of £12,000 to the renewal fund, leaving a balance of £98,977 128. 2d. 
One quarterly interim dividend of 12s. td. per cent. on the ordinary stock, and 
of £1 ^s. per cent. on tbe preferred stock, was paid on May 15%, 1902, absorbing 
248,150, and a second quarterly dividend of 158. per cent. on the ordinary stock, 
and £1 10s. per cent. on the preferred stock, amounting to £52,500, will be paid 
on August Ist, 1902. The balance of £2,727 12s. 2d. will be carried forward to 
the next account. All the main cables and land lines of the company are in 
good working order. 


Stock Exchange Notices.—Applications have been 
made to the Committee to appoint & special settling day in and to 
grant a quotation to Colombo Electric Tramways and Lighting 
Company, Limited, 5 per cent. first mortgage debenture stock ; and 
to allow the following securities to be quoted in the Official List :— 
Urban Electric Supply Company, Limited, 30,000 5 per cent. 
cumulative preference shares of £5 each, £3 paid, Nos. 50,001 to 
80,000, and 30,000 ordinary shares of £5 each, £3 paid, Nos. 8 to 
20,007 (renewed application). The Committee has further appointed 
а special settling day as under:—Thursday, August 7th, British 
Westinghouse Electric and Manufacturing Company, Limited, 
£500,000 4 per cent. mortgage debenture stock. The Committee 
has also ordered the undermentioned securities to be quoted in the 
Ofücial List:—British Insulated Wire Company, Limited, further 
issuc of 10,000 6 per cent. cumulative preference shares of £5 each, 
fully paid, Nos. 70,001 to 80,000. British Westinghouse Electric 
and Manufacturing Company, Limited, £500,000 4 per cent. mortgage 
debenture stock. Callender's Cable and Construction Company, 
Limited, further issue of 5,000 ordinary shares of £5 each, fully 
paid, Nos. 40,001 to 45,000. Edmundson's Electricity Corporation, 
Limited, further issue of 10,000 ordinary shares of £5 each, fully 
paid, Nos. 40,001 to 50,000 ; and 4,500 ordinary shares of £5 each, 
fully paid, Nos. 35,501 to 40,000. Notting Hill Electric Lighting 
Company, Limited, £50,000 4 per cent. first mortgage debentures 
of £100 each, Nos. 1 to 50% (registered). 


Prospectuses.— Subscriptions have this week been invited - 


by Callender's Cable & Construction Company, Limited, to an issue 
at 105 per cent. of £110,000 44 per cent. debenture stock. 

It is stated that the National Electric Traction Company, Limited, 
has posted the first batch of letters of allotment in the City and 
Surrey Electric Railway. 


Metropolitan Electric Supply Company. — The 
directors have declared an interim dividend for the half-year ended 
June 30th last of 7 per cent. per annum, being an increase ef 1 per 
cent. upon the interim dividend paid for the same time last year. 


TRAFFIC RECEIPTS. 


‹ P | А 
| Receipts for | Total to date. Miles 


the week. open. 
Company. Mri FUE |" | v WES n 
P ; Inc.or n Inc. or This, Last 
Am 2 дес. | Am'nt. dec. lyear year. 
* L | E 2 
2 £ £ 4 | 
Blackburn Co . Trys. .. | July 25 885 | +178 14,747 + 2,733 — — 
Blackpool and Fléetwood | ,, 26 | 1,209 4171 3,559 — 672) — | - 
Bristo Trys. & Car. Co. „ 25 | 4,720 ; + 45 — — = — 
British Elec. Trac. Co, :— 
evonport ca - 18 511 | + 40 11,822 f — — 
Dudley—Stourbridge. . н 18 £98 | +189 271 HS = — 
Gateshead 0 06] э 18 836 | 4213 19,958 4 2.859 — | — 
Greenock—Pt. Gla: gow » 18 5071 | +242 13,225 ' + 7,696 = | — 
artlepool Е - 5 18 333 | + 27 6,761 + 712 —, — 
idderminster .. | „ 18 163 — 18. 8290 + 84 — — 
Merthyr . . «| „ 18] 214 — 37 3,752 — 2 —- — 
Middleton s s $ 18 338 — 5,191 — m 
Oldham Ashton э. „ 181 604 | + 57:14577 1+ 507 —| — 
Poole | e el n 18 322 — 9 6,658 — 99 —' — 
Potteries .. „ 18 1488 | 19 41,014 +154 —  — 
Southport ‚<<, el э 18 38 4139 6,478 4222] — — 
ила Staffordshire. „ 18. 820 ,—.16 21,937 + 681 — 
wansea ., oe 55 18 027 | + 8 13,015 ? a E 
Е ТСЕ DESEE 
ban pes 458 | + 58, 7,2899 + 618, — | = 
olverhampton Dist. 18 2 E | | | 
сока шрек Миен a 16 280 | ү ens 1956 p 52798 7 яз 
ondon Railway; „ 26 6,218 | +262 26,501 + 9,108 6. 
a adain in| шокш | ios ia BERE 
D i — | | 
ablin United Tros, ^| n N 3180 TEC iode 
c y. ramwayı ui n 20 Ns ET INC = | a 
u| on ' | 
Leo тымый зу m B MM [mat came c e Ob “ah 
9 L] 1 
Bunderland HERE Ue EA VE | NI — ia 
| | | 


STOCKS AND SHARES. 


Wednesdsy Evening, - 
GENERAL business on the Stock Exchange continues in a limp con 
dition, and markets on the whole show only a very small improve- 
ment over last week. The many einister rumours tbat have been 
circulated concerning the King’s health, have had their effect on 
markets, but they are difficult to believe in view of the excellent 
bulletins now being issued. Home Rails have been an irregular 
market, despite the fact that the dividends announced so far bave 
been well up to expectations. The weak spot in this section is the 
rumoured issue of new stock by several af the companies. 
Underground Railways keep steady, and a rise of 1 per cent. is 
noted in Central London 4 per cent. Preferred stock. The motor 
car (multiple unit) system that has been determined upon by the 
directors, as a means of solving the vibration question, is expected 
to be in working order by the end of the year. 

The electrical division remains steady, and our list of prices has 
scarcely an alteration to show. Brompton issues -bave risen { to 
94—99, and a fair amount of business has been passing in them. 
Charing Cross do not move, and at 9—10 are firm. The Preference 
show no change in the quotation figure, but dealings were registered 
at 64—%. Chelseas at 51—3 exhibit no alteration, whilst the 
Debenture at 109—112 was inquired for. Citys are 9, with no trade 
passing. The half-yearly report issued by the City Company is 
rather interesting, as it shows to what extent the competition is 
affecting them. The increase in the number of customers is only 
32, whilst lamps connected are 9,351 more than on January Ist. 
Although this shows a considerable falling away, as compared with 
previous balf-ycarr, it would appear that each new customer had 
been connect d to the extent of upwards of 280 8-с.р. lamps. This 
anomaly picbab y is accounted for by the lors of many small 
customers and tbe addition of larger consumers. The groes revenue 
is lower by £1,892, but largely owing to lower cost of coal. The net 
revenue is better by nearly £10,000, or 20 per cent. better, which 
may be considered satisfactory. 

Countys are the turn harder at 84—9 on the announcement of the 
interim dividend at the rate of 4 per cent. per annum. Edmund- 
son's Ord ii ary and Preference have been quietly bought by 
investors, and the Debenture bas also received atter tion. London 
Ordinary and Preference have been deslt in and clcse unchanged on 
the week. ‘he interim dividend of 7 per cent. in Metropolitans is 
1 per cent. betfcr than last year, and the price clotes ) ard at 16— 
164. Netti: g Hills are stat ior sry at 133—144. An official quota- 
tion has been ¿781 tcd fcr tLe 4 per cent. Firet Mortgage Debentures 
of this concern. The amount of stock issued is only £50,000, and 
up to the present we have never heard of any dealings in it. West- 
minsters are unchanged on the interim dividend at the rate of 
11 per cent. 

Like the rest of our list, industrial and traction companies show 
very few alterations. In British Electric Traction issues no varis- 
tions have to be recorded, but a good business has been doing in 
them. British Insulated Wire Ordirary have shed j and the Prefer- 
ence are { lower at 54 —#. We hear there was a big rush for the 
new issue of Callender Cable 44 per cent. Debenture, and many 
applicants are likely to be disappointed with their allotments. The 
issue was of £110,000 at 105 per cent., and is redeemable at any time 
after 1916 at 110 on six monthe’ notice. The net profit for 1901 
was £71,980, which is enough to pay the debenture interest seven 
or eight times over. Edisons do not move, and Electric Construc- 
tions maintain their price of last week. The rest of the list keeps 
steady, the only alteration being an advance of 1 per cent. in Tele- 
graph Constructions to 36—39. | | 

In the Telegraph department several of the stocks and shares are 
quoted ex dividend, but the changes in prices are but slight, reflect- 
ing the mount deducted in the majority of cases. It would be 
tedious (o menticn each concern in the list separately, as nothing 
of interest has occurred. The whole position may be summed up 
by saying that very little has been doing, and consequently prices 
have not changed since last week. 

The Swansea Improvements and Tramways issue of 4% per cent: 
Debenture is a fair investment of its clase, but as the issue is only 
of £26,250, there can, of course, never be anything of a market in it. 


r ———T.—— 


Glasgow Telephones.—It is stated that the Corporation, 
with an annual revenue of £38,000 from its telephones bas = 
profit of £484 on the years working of the enterpries. The 
expenditure on the system has been £192,000. 


Meetings.—Owing to pressure про! our apase, seven 
reports of е emen an telegraph adis eh have had to be held 
over until next week. 
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SHARE LIST OF ELEOTRICAL COMPANIES.—TELEGEAPH AND TELEPHONE COMPANIES. 


Business 4one 
KM 
— N the last throe years, | July 23ra. Juy 20th, 
Highest. Lewes 
62,300 | African Direct Telegraph, 4 $, Debe oes x 
25,000 | Amason Telegraph Co.'s shares, Nos. 1 to 25,000 . А f ин 
119, 7007 Amason Telegra: naridan Telegraph 'Nos. 1 vo 1,350 Red A ees 
804,720 Mr nen ps . 5 
8,097,640 do. 69, Pref : 6 % | 90 — 92 912 | 89$ 
8,097,646 De do. Deferred Г iind 
44,000 | Ohili Telephone, Nos. 1 to 44,000 "m ä 59| 32— s.. 
18,399,900$| Commercial Oable $100 ads n 
1741029] Do. do. Sterling 500 ) year: 4 *r Deb Btook Red. |Btock 962 | 958 
16,000 | Ouba Telegraph ..| 10 7 % sas 
000 Do. 10 % Free. suo Жо T 
12,991 | Direct Bpanish Telegrap ; А ee 
6,000 Do. do 10 3 Oum. Pret. .. 51. aes is — 
n Dire Wow india бы P Y * Reg. Deb, "within * Mid es 
ost & 8, 4 ope eee 
98,300 { е ns} оо|..|.. |... 
4,000,000 | Eastern Telegraph, Ord. Stock .. ... 79617917 36 125 | 119 
1,880,807 Do. Pref. Воск .. .. ee 100600 878 | 87 
1,432,265] 4 9, Mort. Deb. Stock Red. ... — . Stock 110$ | 1088 
,000 | Hastern Extension, Australasia, and Ohina Telegraph 12у] 12 
820,000] шо 1 % Deb. N ЕЕС z ee "n 111j | 110 
and Bouth African Telegraph, 4 Y Mort. Deb. Е 
$00,0001 { Nos. 1 to 8,000, red. 1909) 100 | 54% | .. 
200,0003; Do. 4 95 Reg. Mt. Debs. (Mauritius Bub.) 1—8,000 | 25| ... iis en 
180,227 | Globe Telegraph and Trust e 05 | 10 | D% | 58% 9à | 9i 
180,042 Do. do. 6% Pref. E ies T UA is 19$ | 18 
150,000 | Great Northern Telegraph, of Copenhagen "m 15 % 258 | ... 
70,990 |{ Halifax and Bermuds шге a 44 % In Mort. * 100 - 
, tbin Nos. 1 to 1, 300 Red. eee ees eee 
17,000 | Indo-Buropean Telegraph ..| 25 |10 95 [10 Y 10 $ . L 
100, 000 Londc2 Platino-Brasilian Telegraph, 6 96 Debe. m T » vee ee 
72,680 Montevideo порае, panid; Nos. 1 to 72,680 .. " I et ees 
86,493 Do. do. do. 5% Pret., 1 Nos. 1 to 86,492 5 sis ы — ee 
983,933 | National Telephone, Pref. Stock " pa 5 %15% 973 
200,000 Do Pref. shares EN bes ; T 3i 38 4 |... 
1,966,667 ро Det. Stock ; Р sis 60 |64 xd 58g | 564 
15,000 Do. 6 95 Oum. 1st Pref. en 6 6 6 e 
15,000 Do. : Cum. Ind Pref. 6 6 6 — 
$50,000 Do. Non-cum. Srd Pref., 1 to 250,000 5 5 5 I 
Do. 5 e Deb. Btock Red. sis 33% | 31% | 34 964 | 952 
Do. 4 95 Deb. Btock ss 4 4 - - 
171,504 | Oriental Telephone and NC Nos. 1 to 171,504, fally paid 5 68 6 I ee 
100,0007 Pacific Buropean Tel. t% Guar. Debs., 1 to bend je ; ei - - 
11899 Renter. "E ie 5 65 | ove 
8,303 | Submarine Oables Trust P "E sys sa т AN га 
$6,000 United River Plate Telephone ao. Ж 
do. 5 * Oum. 5 Ros 1—40, 000 4H| 4 
179.9477 Do. do. 5 Y De Stock "n is 
165,600 | West African Telegraph, 5 % Debs.... 7 vee 
$0,008 | West Coast of America, Nos. 1—80,000 and 63,001 —83,008 e 200 
150,000 Do. do. 4 95 Debs., 1— 1,500 gua. by Bras. Bub. Tel. р - 
397,930 Western TENDS — Nos. 1—207, 930 .. [IJ пн sea 
75,0007 Do Debs. 2nd series, 1906 05 see 
848,7771 Do. = Deb. Stock Red. " 992 " 
88,921 | West Indis and ER ph .. i$ Pe ае: T 
14,563 Do. do. do. 6 % Oum. 1st Pref. . "m 7 5i 4i 
4,669 Do do. do. 6 & Oum. ind Pret... | 10 882 sas - 
60,00 Do do. do. 595 Debs., Nos. 1 to 1,800 | 100 | m | bs | | M | a 
sere SUPPLY COMPANIES. 
000 | Blackheath ad Greenwich Dist. Electric Light, | “ы ss | see i à t— à js "aes 
100,000 Do. 44% 1st Deb. Stock, Por € Certa | 100] ... | .. |... |103 —106 103 —106 HE. P 
. 19,661 | Brompton & Kensington Elec. Lt. Bup., Ona, 101 to 10701 5 6 6 8 | 9— 94$ | 94— 
- 20,000 Do. do. 7 Y Cum. Pref.... 85 ... ais is 9 — 94 
| rend 55 Strand wai Buppl is. тА 59 19% 10 Ф | 9 — 10 
: Do do. 2 Ф Oum. Pref. 5 .. 6 85 51— 5$ 
20 000 е. до. К Deb. лы ыра 100 * £x z 105 —107 
; $4,000 *Ch Electricity 8 ri ‚ Ord. 5,6 4 51— 57 
150,000 Do. Pd g, b Deb. Stock Red. ... Stock Eu ... |109 —118 
70,579 | City of сайга E Electric Lighting, 40,001 — 110,878. 10 4 & 0 & 5%] 8$— 9 
40,000 Do. 6 V Oum. Pref., 1 to 40,000 . 10 | 6 6 — 111 — 124 
400, 000. Do. 5 P Deb Stock, up (isa. at £115) m paid ТИ Er ses .. [122 —127 
200,000 Do. 43 2nd Deb. Stock, Prov. Certs., all paid | 100 | ... pii .. {101 —104 
. 40,000 Seren ol Lond. & Brusb Prov. Kies. Ltg., Ord. 1—40,000 10 T: 52 49% 8 — 9 
0,000 Do. do. do. 6 % Pref., 00 0000 10 6 6 e 111— 123 
400000] ро 4 % Deb. Stock, Prov. Certs (all paid) Ва. .. ве И .. 1109 —112 
85,500  Edmundson's Elec. Corp., Ord. Shares. = 56 7 77 6 — 64 
$0,000 Do ge 6 9, Cum. Pref. % р see l GaG 
1 1 K 4} ола Mort. fae Stock. ... | 100 11% ix .. {105 —108 
«айк» and iin ectric, 5 12 10% | 10 — 11 
90,000 Esp de. 4% Deb. Stock Stock ie .. |101 —104 
. 110,000 London Blectric Bappi Mano es Ord. ... 8| .. 888 ies 14— 13 
49,840 8 V Pref. 5 [IP eve see 4 =u 44 
do 43, 18 Mt Db. Steen Rd Btock X: 94 — 99 
үм вікі Bu ly, 101 to 62,500 10 6 Ф 154— 1 
Toi scp Mina M ortgage Debenture Btook | bis ei 5 
ы Ds. Mort Deb. Block Hed. ` e ary E 98 — 101 
Bt. James’s and Pall Blectrio Light, Ord... UN : 19 du: H iam 185 
Do. ` до. 7 ? 20,081 to 40,080 — 
каный Market Else ideis роь — of Чаш 
^ : - 1$ - 
do. 4 Gar: s 100 кР өз ; D = zt 
South Loudon Жону Вар ^ | 85 — 212 8 
pply, ; ; - 5 183%, [10:9 Hos |10 11 
d есас t Quotations on Liverpool 
3 C i Dividends in deferred share ant T 


e ae 777. em of one year and the frst part of he nan asad as Re даут 


nib. d 
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SHARE LIST OF ELEOTRIOAL COMPANIXB.— Continued. 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. ua 
Closing Bures 
Present otetion tion 
Issue, mn Saiyara. J 20g W 8 
Hlchest Lowest. 
20,000 | British Aluminium : Cum. Pref. ... T 4— 5 4— 5 Ж E 
800,0001 Do. do. 1st Mort. Deb. Btook Bed. - 83 — 86 83 — 88 ET 
62,074 | British Electric Traction Ei T s 8 * 99 9 * 124— 133 | 123— 198 | 13 1 "s 
90,000 Do. do 69 Oum. Pref. — see is dac ‘rere 1255 12 6 
600,000! Do. do. 5 Y Perpetual Debenture Bteck wah — = 1244 nae 
70,000 | British Insulated Wire Ord. . ч 20 * 15 У % 10 о SR | TR R e | s m 
70,000 Do. do. 69 Oum. Pref ; sas T 51— 6 51— 52 . ўй = 
50, 000 q Browett, Lindley & Co. 1899), Ord е ` „ө, see 13s. to 15s. 13s. to 15s Ы [LI] 
50,000 q 6 95 Cum. Pret. $a ses 16/6 to 17/0 | 16/6 to 17/0 see 
105,731 Brush Elecl. Enging. rd., 1 to 106,731 iss сє» 11— 18 11— 18 es T 
150,000 Do. do Мовсар. 6 q Pref. . ssi T" 11— 2 11— 2 x 
125,000? Do do 4} Perp. Deb. Btock "TT eee 102 —105 102 —105 "T 
125,0007 Do. do. 44 95 Perp. 2nd Deb. Stock ES $us 94 — 99 95 —100 МЕ А 
30,000 | Oallender'e Cable Construction «агер, Nos. 1—80,000  ... 15 % 15 5 % 20 Ф 151— 163 | 154— 163 Dus 
40,000 Do do 5 % Cum. Pref. eee ane TI 54— 6 54— 6 eee 
90,0002 Do. do. 44 % ist Mort Deb. Bock. Red eee . |109 —113 |109 —113 T 
1 ,969, 800 | Central London Railway, Ord. Stock PN bes % 1105 —108 |105 —108 107 | 106 E 
440,100 Do do. 4% Pref. Stoch Я ia 107 — 110 |106 —109 107} | .. 
440,100 Do. do Def * do i 103 —106 |103 —106 104$ | 1044 
855,000 | City and South London Railway Р TT 72 — 74 71 — 73xd| 73 | 72 
54,000 Orompton & Oo., Nos. E 54,000  .. М E m 2 22— 384 22 — 32 wigs i 
Do 5 lst Mort. Reg. De 1 to 0 27 КЕ 
100,000; £100, and 901 to 11, 000 of £50 red 101 —1(6 951101 —1C6 %| ... 
99,261 | Edison & Swan Utd. El. Let.. “ A" shares, £3 på. 1 to 99,261 1— 1— A А e 
17,139 do do "A" Shares, 01—017,139  ... ТҮ 14- 2 1$- 24 А 
844,099; Do do do. 4 Ф Deb. Btock Red eee * ТЕ TI 76 чат 78 74 — 78 [TY TT) 
100,000; Do. do. 5% 2nd Deb. Stock Prov. Certa. "ape: 76 — 81 82 — 86 А " 
112,100 | Electric Construction. 1 to 112,100 eo 14— 2 хӣ| 11— 2 " 
91,390 Do. do : Cum. Pref., 1 to 31, 390... rr в 9— 3 xd 9 тт" 9 0 tee 
182,500] Do. do Perp. 1st Mort. Deb. Stoch à 7 —100 xd| 97 —100 s 
18,000 | General Elec. Co. (1900) 5 % Cum. Pref. .. TT T » 93— 103 94—104 А 
150,000 до. 4 Ф Мон. Deb. TP eee eee PES 98 — 101 99 —102 oe 
85,000 | Henley'e (W T.) Telegrapb Works, Ord. " i 20 Y 16 — 17 16 — 17 16i | ... 
35,000 do do 44 % Pref. eas А 51— 5% f 58 EN 
50,000! Do. do do. 44 Mort. Deb. Stock. eos 111 - 115 111 —115 7 
50,000 | India-Rabber, ПЕТ rercha and 3 Works sis 20y- 711 | 204 - 214 215 20$ 
87,500 {Liverpool Overhead Railway. Ord. ... | «^ — 4H 44— 4 - 
10,000 TL Do. do. Pref., £10 paid * • 1 = 11 10 T. 104 * „ө 
7, 500 | Parker (Thomas), Limited, Ord., Nos. 1 to f 500 .. 6. . . | 144—154 xd| 144— 15 i 
$Rosling & Fynn 6 95 Cum. Pref... 808 ) iss 19/0 to 20/0 | ... — 85 Lis 
87,350 | Telegraph Construction and Maintenance .. m 20 [4 95 — 38 xd| 36 — 39 38 | 372 
150,0001 Do. 4 % Deb. Ваз. Nos. 1 to 1,500 Red. 1909 гах is .. |102 —105 |102 —105 as e 
25,000 | Telegraph Manufacturing, Ord. Nos. 1 to 25 000 5 | 12 12 Ф ... 94— 103 94— 104 ТУ m 
20,000 | Do. do. 5 95 Om. Pri. Nos. 1 to 20,000 .. 5 bà— 6 51— 6 
$40,000 Waterloo and Ону Railway, Ord. Btock 3 100 | 3 * 3 * 9 * 9 92 — 95 | 92 — 95 | 95} E 
+ Quosations op Liverpoo) Sack Exchange 1 Unless otherwise stated al] shares are fully paid. § From Bradford Share Liss, 
* LATEST PROC URABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
lidaved Tel ion and : к к 
8 soe заве | Teie none: кык оп and Maintenanoe, Al | Oläham, Ashton and Bros Electric 1210 ра ) 18 54.1 sl 100. 
* From Birmingham Bbare Lin * From Manchester Share List, Bank rate of Дз эй 3 per cent. . (February 6th, 1902). 
MARKET QUOTATIONS, Wednesday, July 30th. : 
CHEMICALS, &c. This week. | Last week. [Ine. or Dec. METALS. 80, (continued; | This week.| Last week. Ino. or Deo 
Acid, Hydrocbiorie . | wt, Е : T . i £00 T - 
eee Bie von n demo Xe | 8| з |; 77"RT 2 el a | 49 | -: 
е n Oxslic . _. .. per ews, 89). 82,0 РА ө „  Biectrolyuo) Вэт» .. рег ton £68 £08 * Y 
a „ Pulpburie.. - . per сті. 5/6 6/6 ʻi © n ü Bheets .. per ton £15 £15 L 
a Ammoniac, Bal .. per ct. 42: 42). vs © n i Bod .. per ton £68 £68 ee 
2 Ammonia, Moriste terystal) . per ton £88 10 #88 10 $5 € а а B.C. Whe per lb. 8d. 8d. ee 
per ton eee eBo- КУ f Ebonie Roll. .. рег}. Rj- 9j. z 
а Bleschin powder js per ton 41 47 és „ Sheers Es .. per lb. 67 5% oe 
a Bisul, bide of Carbon . .. per ton £16 218 ee я German Silver Wire .. .. per Jb. 1,6 1/6 e 
a Bora: г per ton 418 218 i h Gotia-percba fine. e. Por Ib. 8j- x "s 
е Beneole (80. у e .. Fergal, 3. y. Вр h Indis-rübber, Para une .. per 10, | 9/113 to 8/- 2/11 to 2/114 Inc. 
„ (50 à. г: | рет gal. 6/6 б/е ss 1 Iron, Charcoal Bheet?  .. per ton £18 £18 ө, 
a «горе» Bulphate e$ der ton 419 419 T i „ Pig (Cleveland warranw).. per ton 611 50/8 10d. inc 
Nitrate oe .. per ton £94 £94 4 , Forgin 5 to sise per ton| From £11 | From £11 oe 
: „ White Boga s .. per ton £81 £81 5% 1 a. Berap, per ton 47/6 to 50/ 47/6 to 50/ - | 
»  Peroxide .. s . рег ton EN 10 #91 10 ss 4 . Wire, рае а Мо. в .. рет don] 49 15 £9 15 T 
= Metbylated Spirit : .. per gal 976 И: = (£11 5to £11 6 | 
а Napbtba, Solvent (909, at 150? C). per gal JT. 6/6 24 о Lead. Englieb Ingot « .. рег ton 141176 to £117 6j | | 
a Potash, Bichromate, in casks.. per ib Bà. Bà d- " - Sheet ” per ton £18 £18 | 
a ^»  Canstic (75% 0 per tor £24 £24 58 m Mapgamip Wire No. R per lb. 8% 8, * 
- Bisulphate X per top ЁР? EPF Е д Mercury „ Per bot. 48 15 | £8 15 v | 
а Bheliec  ,. . eO рет ewt 106. | 166/- * d Mica (ip originai cases), small .. per lb. | ва. зо 9а, | Bd. to 9d. 
a Bulpbate of Magnesis . - per ton £4 10 £4 10 * 6 - 90 medium per lb. 1/9 to 2/9 | 1/9 to 2/9 
a Pulphor, Sublimed Flowers .. per ton £98 6 £6 5 ёё а ка large. per Ib. 8/8 to T/ 4 8/8 to то k 
я " Recovered .. „ perton | #6 10 45 10 p Pho iPphor Bronse, plain castinge per Ib 1144, to 1/2 |113d.to 1 it 
" Lom; „ \ per ton | £6 | £t - p af rolled bars & rode per lb. ij- %0 1/8 | 1/- tol h | T 
4 Boda, Caustic 'wbi»e 910%) .. per ton £10 16 £10 1 | "d p " aom per Ib. Ws 12 | From 1/2 L 
а „ Crystal „ per top 45 £8 js o Piatinom .. per oz. £A 1 44 1 5 
e Biehrom ate. casks derb | 20 230. T | э аео Bronse Wire per lb. | 90. 0 1/- | 98, phy 92 | 
METALS, &o. | | | : xa e ea ro desc" Ji n per ton) F bie 019 a | “ 
b Aluminiom Ingots, in ton lote per ton lst | ler | ^ | g Tin, block .. * „per ton | 7 to АН 27 N41 
" Wire, in ton lots per ton | #224 4220 | 9 „ 10р „per Ib. 176 ^us | 
b Sheet, in ton lote per ton £19) | £19) | б " „ wir, Мов. 10 % . per ib 17 17 | 
p Babbiti's meta) ingots.. per ton | £40 to £140) £40 to 4 140 | ee p White Arn frietion Mena ~ 
e Brass (rolled mesa) зо 19 basis per Ib. 63а. Bad. | " White Api” brand . per ton| £36 to £60 | £96 to 260 “ 
e Tube (brased) . „ per b. Bed. 242. П Farne, 9/10» Grey Conon, op vh per lb d. 14. e 
Cn p olle Grawn)  ,. per №, 7d. 7d. Eg en Pisa . А per Id d. * 
$ u Wire, basi . . per Ib. 7d. "à. 55 Nur à ply 10 lbe. Rossen — .. per ib 4454, y: : 9 
: Copper Tubes ibrased) ber id sid. Lad. ^ j ^» 10'bs, Rusman, singie .. per Ib 4id. , “ 
a (20110 drawn) ,. per ib, d. 9d. ә „  180!bs, Jure rove . рет top| 411 10 &11 10 : 
" Copper Bare (best selected) .. per зор £69 £69 4 b Zine, Eb. Viele Мораврре bt d.) per "ор £93 £28 e 
a Messrs. G. Boor & Co. f India-Rubber, G.-P, and Teleg. Works k Messrs. Morris Ashby, Limited, | 
b The British Aluminium Co., Ltd, à Lid. 
5, e Boon & Bore. ^. | Quotetiong |g Мови, James d d (Con Ltd. | Quotationg | Мешке. W: Giova К boni 


‚ Ormiston 
supplied by)" Merere: Johnson, Matthey & 


p The Phosphor Bronse 


4 Messrs Bolling & Lowe, 
j Messrs Walter H. Hadley & Co, Ltd. 


4 Messrs F, Wi s & Bons, 
^ Messra Frodo з Smith & Co, 
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ELECTRIC BATHS FOR NORTH STAFFORD- 
SHIRE INFIRMARY. 


Ax interesting installation of apparatus for the treatment of lead 

isoping aud other affections bas recently been laid down in the 
Potteries. The equipment provides for alternating and direct 
current electric bathe, and bas been carried out by Messrs. 
Marshall & Woods, Holborn, on lines suggested by Dr. Armstrong, 
of Buxton. 

The necessary power is taken from the mains of the Potteries Elec- 
tric Traction Company, which pass within about a quarter of a mile 
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BATH ; 
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or 
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of the infirmary, to charge a battery consisting of 28 Chloride cells 
of 60 amp.-hrs. capacity, connected in series, the necessary resist- 
ance being obtained by means of five 5-light 16-c P. fittings, which 
also serve to brilliantly illuminate the three rooms. 

The bettery is controlled by a two-way four-pole switch, which 
completely isolates it from the bath circuits while charging. From 
this switch leads are taken to a double-pole eix-way connecting 
ds from which five circuits for continuous current baths may be 

en. 


LaBGE BATH AND 


MoTOoR-GENBRATOR AND 
CONTROLLING BOARD. 


BATTERY Room. 


Connected to the sixth pair of terminals is a 3-H.P. motor running 
at 3,000 r. p. m. and driviug an 8-pole alternator wound to give 50 
volts, 2 amps. The terminals of the latter are connected to а 
double-pole five-way counectiug board, from which tive circuits for 
alternating current baths may be takeu. 

Both the connecting boards are provided with copper clamps 
instead of fuses, to tguard Against u shock to the patier which 


would occur in the event of a sudden interruption of the bath 
circuit, fuses being inserted in the motor circuit only, where 
the momentum of the armature would be sufficient to prevent this. 

Of the five bath circuits, one is for a large bath, two are fo. m 
or foot-baths, and two for spare. aD 

The arrangement of the controlling board for tbe large bath can 
be seen from the annexed diagram. The outer terminals of the 
double-pole two-way switch are conuected to the first pair of 
terminals of the direct and alternating current connecting boards 
respectively ; the centre terminals are connected through two 25- 
volt, 5-С P lamps to the ends of a resistance of about 250 ohms, the 
bath terminals being connected to the beginning of the rheostat, 
and to an arm which makes a sliding contact. This arrangement 
gives very gradual regulation, prevents any rush of current due 


LUI 


| 


SMALL BATH 


DIAGRAM OF CONNECTIONS 


ELECTRICAL Rooms АТ NORTH STAFFORDSHIRE INFIBMARY. 


to short circuits in the bath it el a id minimises the effect of an 


accidental interruption of the bath circuit by loose contacts, &c. ?. 


The ammeter shown has a range of 0 — 300 milli-amperes and the 


voltmeter of 0—50 volts. 


The efficiency of the alternating side is low, due principally to 


the high frequency required (200 periods per second), most of the 
power being absorbed in wind friction. * 


The controlling boards for the arm and foot bath: are precisely 


similar to that for the large batn, but are withou* the ammeter and 


ARM BaATHS AND MAIN 
SWITCHBOARD. 


voltmeter; the bath electrodes are of the usual t | 
ый f ype, made of tin 

framed in wood aud provided with copper rods and bindi : 

The baths are of porcelain. pper rods and binding screws. 


supplied by Mr. Leslie Miller, 


A Röntgen ray apparatus has also been installed ; a 10-in. coil 


ot Hatton Garden, being worked 


frcm portable accumulatora, which are charged th 7 
two-way switch similar to the one alread НМЕ таа a "our-pole 


202 THE 


ELECTRICAL REVIEW. 


[Vol. 51. No. 1,288, AUGUST 1, 1902. 


À large part of the expense was borne by the Potteries Eleotric 
Traction Company, and Mr. Slade Olver, the former manager of the 
company, did all in his power to further the project. Mr. 
Walklate, the present manager, has also taken an active interest in 


the scheme, and one of his assistante, Mr. F. 8 Miller, supervised 
ihe execution of the work. 


LIMITS AND LIMIT GAUGES. 


HrrHERTO there has been no English manufacturer who has under- 
taken the commercial manufacture of limit gauges for machine 
shop work. Some few of American make have been sold in this 
country, but we believe very little effort has been employed to push 
the system of limit gauge working, and the American gauges were, 
we;believe, rather coarse in their tolerances. So it was left to the 
Germans to push their limit gauges, and a very considerable 
business has been done in them, through the aid of English 
engineers, however, who understood the needs of English shops; 
toldo them justice, the German gauges were well made, and usually 
accurate within commercial requirements. None the less we 


Fic 4. 


Fig. 1. 


welcome & pamphlet by the Newall Engineering Company, of 36, 
Featherstone Street, London, E.C., which seems to show that at last 
an English firm has engaged in the manufacture of limit gauges. 
There are four usual fits in practical mechanics, namely :— 
Те force fit, which requires a screw, а hydraulic press, or the use 
of heat on one piece to get the fits together. 

u The drive fit, wbich can be done by a hammer. 

The puah fit, which can be pushed together by hand, and may 

even be revolved slowly, but would heat and seize if run for any 
time. 
e The running fit, which will run indefinitely if lubricated, and 
varies with the class of work. Running fits may be divided into 
several classes, and by Mesers. Newall, are classed in three 
divisions. | 

To suit all these fits there would be required as many limit 
gauges for one piece. All fits, of course, can be made to one limit 
gauge as regards the other piece. ; 

Some people make all holes to one nominal size, and make the 
difference in the shaft. 


The British Admiralty make all shafts alike, and make the differ- 
ence in the holes—probably because this ів the more expensive way 
of going to work. 

Even with the other system, so many fite, all calling for solid 

gauges, come very costly. Messrs Newall, therefore, make their 
limit gauges adjustable. 
а Their crescent-shaped calliper gauge herewith illustrated (fig. 1) 
is seen to have two anvil points and two screw points of hardened 
ateel. A piece to be measured must pass through the outer points 
and refuse to enter between the inner points. It is then correct to 
size between the limits chosen. Thus, if the outer pegs were 
0:001 in. further apart than the inner pegs, no measured piece could 
differ by во much as 0:001 from any other measured piece. 


Fic. 9. 


M uu AIT 
i 


e 7 


Fia. 3. 


The solid gauge wears out in time, and must be replaced, 
perhaps very soon. The adjustable gauge lasts indefinitely. It 
requires to be set, and to do this the Newall Company supply either 
setting bars made to the desired limit, or a setting dial, as in figs. 2and 
3, by which means the gauge can be set to any limit, the graduation 
of the dial being to 0:00025, either directly or by vernier. 

Thus if an engineer is already in possession of a set of standard 
plugs, he can buy an infinite series of limit gauges for £9 108. that 


will measure for him from 3 in. to 6 in. 


The company's measuring standards have been verifled by the 
Board of Trade Standards Department, and all gauges are guaranteed 
to a close standard of accuracy. 

The limits selected by Messrs. Newall have been derived from & 
careful study of general practice reduced to even curves. | 

Thus the gauge for holes of 1 in. diameter has one end 00005 in. 
over size and the other end 0 00025 in. under size, the limit or 
range being therefore 0:00076 in., or less than onerthousandth part 
of an inch, and as all work done by limit gauges 18 better than the 
gauges or less inaccurate than the nominal allowance, it is probable 
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that the widest variation between any two pieces would be under 
balf a thousandth. 

For the turned pieces to fit the holes thus made a mean of 
“00175 in. above standard size is aimed at in the 1-in. size, the limits 
being 002 in. and ‘0015 in., and the margin 0005 in.; the margin 
for a 6 in. shaft is Q02 in. Driving fits and running fits are 
similarly tabulated; we cannot here reprint the tables, but 
should advise those interested in shop work to secure a copy of the 
Newall Company’s pamphlet. 

With these limit gauges in the market there is now no excuse on 
the score of expense for refusing to work to the limit-gauge system. 

We are sure that much good work is done by means of standard 
gauges and thin paper for giving differences. Such a system, 
however, cannot be recommended, for it is costly to carry out— 
costly, that is, in labour. It is a system more suited to the 
mechanician's laboratory than to the workshop, and though 
perhaps justifiable in face of the heavy cost of a full set of limit 
gauges, it is not worthy of adoption where adjustable limit gauges 
can be procured. 

Newall's internal limit gauge is shown in fig. 4. 


ELECTRICITY FOR MOTIVE POWER. 


We have often bad occasion to refer to the remarkable extent to 
which the single-phase motor is disused, so to speak, in this 
country, compared with its wide adoption abroad. There appears 
to be a general distrust of it among central station engineers and 
their clients, or perhaps the former are over-solicitous with regard 
to the inscription of a dead straight line upon the charts of their 
recording voltmeters. Whatever the cause, the fact remains that 
in the great majority of our power stations supplying single-phase 
current only, the motor load is utterly insignificant. 

The following figures, taken from our “Electricity Supply 
Works” list for 1902, will serve to illustrate this fact, it being 
observed that stations having a motor load of less than 100 н.р. are 


omitted :— 


Kilowatts Motor 


Station. Frequency. installed. load, H.r. Price. 
Derby ... ... 40 2,300 500 3d. & 1d. 
Harrogate .. 60 1,150 120 24d. 
Huddersfield ... 100 2,290 236 24d. & 1d 

Leicester . 50 1.400 192 2d. 
Portsmouth ... 50 2,560 132 23d. 
Redditch .. 66 350 100 2d. to 1d 
West Ham . 50 3,100 133 5d. & 1d 


It will be noticed that one of the most fortunate stations in 
respect of a motor load is Huddersfield, with a frequency of 
100 periods per second ; Redditch, too, has a remarkably good 
showing, in comparison with the kilowatts installed. It is evident, 
therefore, that high frequency alone is not responsible for the poor 
results elsewhere. Moreover, even where a frequency of 50 periods 
persecond is in use, and the district is exceptionally calculated 
to call for motive power, as at Leicester, but a poor apparent 
demand is obtained. 

On tbe other band, the motor load on the Derby supply system 
stands out far in advance of the rest, with 500 н.р. of motors—say, 
500 Kw. at the main switchboard— against 2,300 Kw. of generators. 
How bas this healthy state of things been brought about ? | 

What can be done at Derby can equally be done elsewhere, under 
corresponding conditions. It may be said that some station engi- 
neers are not desirous of s large motor load, on account of the 
possibility of fluctuation being caused in the voltage on their distri- 
dutors; but this certainly cannot be said of all. Moreover, it is, 
we are convinced, a short-sighted policy to. pursue. The motors 
would be used mainly in the daytime, when a slight fluctuation of 
voltage is quite immaterial ; the plant is of little use in daylight 
except for the supply of motive power, which at the same time 
confers à marked benefit upon the community, and is of a very 
profitable nature to the supply authority. Where motors are 
installed of a size sufficient to seriously affect the voltage, the use 
of starting devices which obviate the necessity of a heavy out-of- 
phase current being taken can be insisted upon; and it should not 
be forgotten that the same difficulty 1s met with, though to a less 
extent, on direct current systems, but has not led to the throttling 
of the power demand in the case of the latter. Far too much is 
made of the starting difticulty, which is largely chimerical, and can 
always be overcome when it exists. There is even less objection 
to synchronous single-phase motors in the case of really large units, 
and these ронса certain advantages which fully compensate for 
their drawbacks; their speed ів as constant as that of tbe gene- 
tors; they will beara large overload if called upon to do 80; 
their excitation can be adjusted to give a power factor not far 
from unity, and they are exceedingly simple machines. 

We do not, for a moment advocate the adoption of single-phase 
supply in preference to direct or polyphase currents, but we 
strongly urge the engineers of existing single-phase systems to see 
what can done in their districts with single-phase motors 
before they plunge into the expense of conversion to another 
system. A motor demand must be developed by every station, or 
ite days are numbered, for the public will not be content to forego 
the supply of motive power and to pay 41d. to 6d. per unit, for 

hting purposes, when the large power distribution companies get 
to work and offer energy for lighting at 3d., and for power at Id., 
dad outside the area of supply. It will be purely a matter of 

ess, and unless the small station can best the large one in 
both price and quality, it must go. 


of about 700-H.P. 


The following particulars relating to the motor load in Derby 
may be of use to engineers, as showing the conditions under which 
the remarkable success in this department has been attained ; the 
data are more recent than those quoted above, and, we are pleased 
to add, still more encouraging. Perhaps the same would be true of 
the other single-phase stations; at any rate, we hope so. mero 

The supply at Derby is single-phase alternating current, at 100 
and 200 volts, 40 periods per second. The sale of energy during 
the past four years has been as follows :— 


Per cent 
Year Units sold. Units sold units ? 
ending Total. for power, for power. 
March, 1899 469,568 18,092 s 4 
„ 1900 617,414 49600 .. 73 
- 1901 € 794,952 73,882 8 94 
„ 1902 (1,063,233) 186,347. 1727 


SIZES AND NUMBER OF Moros. 


Motors hired from Corporation 


Consumers' own motors. 
(April 30th, 1902.) 


No. Size. Total. No. Size. Total. 
1 {-Н.Р. ... { Н.Р. 11 4-H.P.... 5% Н.Р. 
9 djs 44. 16. 1..,4 R 16 „ 
N 95 „ 24 2 „.. 48 „ 
2 2 75 4 » 1 3 ” 3 ” 
2 EO y 6 n 27 4 5 108 „ 
5 4 5 20 „ 15 6 , 90 „ 
2 5 „ 10 „ 8 9 „ 72 „ 
4 6 , 42 „ 9 12 „ 108 „ 
1 9 „ 9 „ 1 15 „ 15 „ 
1 32 „ 32 „ І 25: (5; 25 3 
1 12 „ 12 1 35 „ 35 „ 
1 25 ,, 20. „ 

41 motors. 173? НР. 114 motors. 5254 H.P. 

— | — 


The total number of motors is therefore 155, with a rated power 
Of these, about 130 are Langdon-Davies motors. 
The charges for electrical energy for the purpose of motors and 


cooking and heating, supplied through separate meters, are 3d. 
per unit for the tirst average 12 hours' consumption per week of the 
waximum demand, 2d. per unit for the next period of 18 hours, and 
ld. per unit above this quantity. 20 


When the consumer guarantees the use of his motor for 50 hours 


per week at the maximum demand, the charge is a fixed rate of 11d. 


per unit. 
RATES OF HIRE oF Morons. 

High speed type. Low speed type. 

B.H.P. Rent per quarter. Rent per quarter. 
£ s. d. s. d. 
й 10 0 13 9 
1 j эъ 18 9 18 9 
2 18 9 15 0 
4 ve s 18 0 112 6 
6 wes Sss 2 1 9 2 5 0 
9 — 2 17 6 
12 — 3 10 0 


The Corporation have made arrangements whereby motors let out 


on hire are insured against external fire, and the rents given above 
include this provision. The rents also include an ammeter and 
minimum cut-out in the case of all motors above 4 B. H. P. 


SOME DETAILS OF DIRECT-CONNECTED 
GENERATOR SETS.“ 


Bv WILLIAM H. BRYAN, St. Louis, Mo. 


1. THE results of a recent investigation into some details of the 
design and construction of steam-driven direct-connected generators 
may be of interest. The inquiry covered :— 


First. The procedure usually followed between the builder of the 


generator and the builder of the engine, in reaching an understand- 
ing regarding the detailed design of shaft and bearings. 


Second. 'The method of construction and final erection preferred. 
Third. The advantages and disadvantages of a shaft coupled by 


flanges, as compared with a continuous shaft. 


Correspondence regarding these points was conducted with a 


number of the leading engine and generator builders, and was sup- 
plemented by personal interviews as opportunity offered. 


2. There seemed to be & practically unanimous agreement to 


follow the general design and dimensions recommended by the 
Society’s Committee on Standardisation of Engines and Dynamos, 
in its final report at the New York meeting, December, 19011. 
Pending the adoption of these rules, however, or where for any 
reason the case seems to demand special consideration, the following 
procedure is usually followed :— 


On receipt of the order at the works of the generator builder, a 


certified dimension print is prepared, giving the data which the 
engine man needs to design his shaft. This drawing shows :— 


4. The limit lines beyond which the engine parts must not 


extend. 


* Paper read at the Boston meeting (May, 1902) of the American 
Society of Mechanical Engineers. 


1 ErECTBRICAL Review, Vol. 50, p. 165. 
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B. The form which the shaft should have within the armature 


spider. 


C. The weights of revolving parts. 

D. The unbalanced magnetic pull for ;- in. displacement, which 
might result from the armature getting a little out of centre, by the 
wearing of bearings or otherwise. 

Usually the diameter of the shaft is left wholly to the engine 
builder, after putting him in possession of the data necessary to 
design the same intelligently. The custom is now almost universal 
of supporting the brush holder rigging on the generator frame, 80 
that the engine builder is relieved of any responsibility on that 
account. As a rule, also, the engine builder furnishes the extended 
base, outboard bearing, holding-down bolts, and shaft keys. 

3. The unbalanced magnetic pull (paragraph D above) is of 
decided importance, and its possible effect must not be overlooked. 
This pull may, of course, be in any direction in the plane of revo- 
lution, and it varies as the square of the displacement. It must be 
considered in determining ehaft dimensions and bearings, as it may 
occur in a vertical plane, and thus have the same effect as additional 
weight of armature. It may also occur in a horizontal plane, and 
must, therefore, be considered in designing the bedplate and foun- 
dation bolts. 

Usually the generator builder makes his armature hub sufficiently 
thick to provide for considerable variation in the diameter of the 
shaft, as may be required by different engine builders. If, for any 
reason, the generator builder has already fixed the bore of the 
armature, the engine builder is expected to meet that condition. 
If he cannot readily do so, the matter is one which must be taken 
up further for adjustment, or settled by the purchaser or his 
engineer. 

4. On receipt of the above data, the engine builder is supposed 
to proceed at once with the design of a shaft suitable for the 
intended work. When completed, his drawings are forwarded to 
the generator contractor for checking and approval. On receipt of 
approved drawings the engine builder proceeds with the construc- 
tion of the shaft. | 

As soon as possible after receipt of the shaft dimensions from the 
engine builder, the contractor for the generator prepares a pin 
gauge giving the exact dimensions of the bore of the armature hub. 
There is a general acquiescence in the recommendation of the 
Society's Committee that the engine builder make the necessary 
alowance for the press fit. A few builders, however, advise that 
the generator con tractor provide the allowance when making the 
gauge, so that it will show the actual diameter to which the finished 
shaft is to be turned. In justification of this position they claim 
that the allowance depends far more on the material of the arma- 
ture and the design of the hub than it does on the shaft. In most 
cases the allowances recommended by the Society’s Committee for 
shrink fit are considered ample, although one prominent generator 
builder thinks the allowance should be doubled. 

5. Sometimes there is a departure from the above plan of pro- 
cedure to the extent that the one whose work is furthest advanced 
makes the pin gauge, and sends it to the other, who governs himself 
accordingly. | 

Although all generator builders claim, in advance of award of 
the contract, that they are prepared to furnish generator data to the 
engine builder almost immediately on receipt of order, there is 
almost invariably a serious delay in reaching an agreement between 
the two contractors. This loss of time is sometimes due to the 
necessary "red tape" through which an order must pass before 
it reaches the construction department. Sometimes it is claimed 
to be due to delays in the mails. Sometimes the data are withheld 
pending the execution of the formal contract by the proper officials. 
These delays are often serious when the work is of the “rush” 
order, and it seems that an effort in good faith should be made to 
avoid them. Is there any good reason why full data on standard 
machines—even including shaft gauges—should not be kept on 
hand at the district offices for immediate delivery to the engine 
builder on award of contract? It has even been suggested that 
bidders on generators be required to file with their proposals the 
necessary shaft data. This would save much vexatious delay. It 
is, of course, presumed that the speed of rotation has been 
decided upon and agreed to by both parties when the contracts are 
closed. 

6. When the engine contractor returns his drawings of shaft to 
the generator builder the following information is supposed to be 

ven :— 
eR Direction of rotation—whether clockwise or opposite when 
looking at the commutator end of the machine. 

F. Location of generator with reference to engine, whether com- 
mutator is on the right or left of generator when standing at 
cylinder and facing shaft. 

G. Further details, such as whether there are one or more cranks, 
whether they are solid forged or forced on, height of centre of shaft 
above floor, diameter of shaft, location of armature and fly-wheel 
in relation to bearings, dimensions and weight of fly-wheel, length 
of hub and cross-section of rim. n 

Some difference of opinion exists as to the best method and place 
of erecting the armature on the engine shaft. The ordinary prac- 
tice for small and medium sized unite is for the engine contractor 
to place the shaft in final position where the unit is to be used, 
after which the generator contractor presses on the armature, and 
completes the adjustment of the electrical] machine ready for 
service. This necessarily involves some extra expense when the 
point of erection is at some distance from the builders’ shops, or 
where they have no local erecting gang. Furthermore, the work 
is always more expensive, and can never be as satisfactorily or as 
quickly done, as in the shops of one or the other of the builders. 
There is a widespread sentiment, therefore, that either the gene- 


`. “gator contractor should send his armature to the engine shops 


mE; 


where it can be placed on the shaft by the engine builder, or that 
the shaft itself—in whole or in part—be shipped to the generator 
builder for the armature to be pressed on, the latter arrangement 
seeming the preferable one. This plan possesses many advantages, 
but is open to the criticism that extra freight charges are incurred 
and delays invited. 

7. The relative location of the two shops with reference to the 
point of final use would seem to be a factor in determining which 
shop should press the armature on. Fora set destined for erection 
in St. Louis, for instance, the engines being built at Springfield, 
Il, and the generators at Schenectady, N.Y., it would not be 
justifiable to ship the engine shaft to Schenectady and return. 
The fact that as soon as the armature is attached to the shaft the 
whole becomes electrical apparatus, and takes a higher freight 
classification, has a bearing on the subject; also that there is an 
increased freight cost iu dividing shipments instead of concentrating 
them. The contracts should state definitely who is to pay the 
increased freight charges. 

Trouble often results from the erection of the armature on the 
engine shaft at a distance from the shop, where competent men and 
suitable facilities are not always to be had. This is particularly 
the case with centre-crauk engines, where the crank pin may be 
sprung, unles a piece is fitted between the jaws of the crank before 
the pressure is put on. 

8. Beveral prominent builders recommend mounting the 
armatures on conical collars instead of the usual press fit. This is 
claimed to lessen the time of erection, obviate the chances of 
springing the shaft, and remove all danger of misfit. Furthermore, 
if the owner ever desires to remove the armature, ıt becomes a 
simple and inexpensive matter. Oa the other hand, ıt is claimed 
by many large builders that the press fit is more rigid, distributes 
the strains better, is less expensive, and, everything considered, is 
superior. е 

9. For many years I have specified that the engine shaft carrying 
the armature should be continuous, and not coupled by flanges or 
otherwise. This arrangement seemed to have the approval of the 
best engineers and builders on account of its superior rigidity and 
reliability, as well as the space required on the shaft. It is still 
preferred by most of the largest generator builders, although many 
of them do not object particularly to the coupled construction. 
Sometimes the use of the solid construction involves delay in 
getting the necessary forgings, as well as extra cost, if it is a rush 
order. Ordinarily, however, the coupled construction is the more 
expensive one, but some time may be saved by its use. I was sur- 
prised to find a large and growing sentiment among builders of 
centre crank engines in favour of the coupled form of shaft, the argu- 
ment being substantially as follows :— 

10. The armature shaft being a short and simple structure could 
readily be sent to the generator shops for the armature to be pressed 
on, freight and boxing both being less. 'Time could always be 
saved, as it would only be necessary to fit the shaft, adjust it cen- 
trally in the outer bearing, then box and ship it, the main shaft 
being retained to complete the work of balanciug, polishing, &c. 
There will be no danger of springing the shaft, as explained 
above. Earlier delivery of the complete engine could usually be 
made, as the engine shafts could be made in quantities, and kept 
in stock. When time is short the engine builder could complete 
all his work, except the extended shaft, whereas there is often a 
delay if a continuous steel forging is necessary. The entire engine 
can be conrpleted—and even tested—while waiting for the forging 
for the armature shaft, which on arrival can be finished up in a few 
days. Some builders are preparing to make up a stock of crank 
shafts with flanges finished solid on the end of the shaft ready to 
receive tha flanged armature shaft, which will be specially constructed 
in each case to fit the generator selected. The saving in time and 
expense is obvious. 


I have not been able to satisfy myself, however, that a coupled 


shaft is as desirable, everything considered, as the solid one, as the 


chances for inaccuracy and derangement appear greater. The 
increased space required is also often important, particularly in city 
plants. There is room for argument on this point, however, and 
the hope for a full discussion is my principal incentive for present- 
ing this paper. 

11. Is the overload limit of 25 per cent. recommended by the 
Committee wise? Most generator builders now guarantee their 
standard machines to safely carry 50 per cent. overload for one 
hour or longer. Should not the engine have a similar margin? 
Often the peak of the load lasts but an hour or ao, and it is better 
engineering to run at reduced efficiency for this short period, rather 
than to invest a greater amount in a unit which will be underloaded 
for the rest of the 24 hours. This can be accomplished by a later 
cut-off, if the engine is structurally strongenough. Part might also 
be gained by running up the steam pressure a little, but this is not 
always permissible. 

It is to be hoped that engine and generator builders will promptly 
carry ont their agreement as to early compliance with the details 
established by the Society’s Committee on Standardisation, and 
that there will result great shortening in the time now necessary to 
agree on shaft data. May the day speedily come, also, when & 
similar agreement may be reached as to standard sizes of alter- 
nating and railway generators. 


Liverpool.—The B. of T. has directed Mr. A. P. Trotter 
to consult with various electrical and civil engineers in view of the 
proposed revision of regulations affecting the electric lighting and 
tramways of the Corporation. ws NE 
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GAS POWER STATISTICS, 


! 
AT the recent Tramways Congress, figures were presented by M. 
Thonet, of Liége, on various subjects, including gas engines and 
ucers. 

At Barcelona, where Crossley engines are at work, there are two 
of 165 н.р. and one of 300 н.р. running at 180 r. p. m., and using gas 
from a rotating hearth producer of the Fichet and Heurtey system. 
Steam is supposed to be employed in the producer, and we presume 
that the gas analysis below was taken from steam-produced gas and 
not from a producer worked with an air blast, said to have been put 
in'place of steam, for, as will be seen, there is too large a percentage 
of?bydrogen. The gas analyses to :— 


Nitrogen ... See bee .. 50 per cent. 
Hydrogen З - .. 20 55 
Carbonic oxide ... T .. 20 d 
Carbonic acid 5 to 7 „ 
Hydrocarbons 2to3 ,, 


with a calorific power of 1,200 to 1,300 calories per meter cube, or 
135 to 146 B.Th.U. per cubic foot. 

The gas, as produced, is cooled in a regenerator, which warms 
the air blast. It then passes through a coke scrubber and through 
filters of sawdust and of iron oxide, which is regenerated by expo- 
sure to the atmosphere every month. The average cost of main- 
taining gas engines and producers averages 0:025 to O 06d. per 
EKW.-hour, and is to be estimated at O'05d. per Kw.-hour as a fair 
covering value. 

The coal consumption of producer gas engines has been found 


as follows:— 


At guarantee Under ordínary 


tests. working. ` 
Per eff. нр. : 1:32 lbs. 1:485 lbs. 
» car kilometre T" — i е 1298: i 
„ EKW.hour  ... pus — a Wer 
„ car-mile Не — vis . . 4919 „ 


Coal in 1900 cost 62 pesetas, or about 37s. 6d. per ton, but is now 
only about 29. 

In 1901 the consumption per car kilometre reached 0'9 units, or, 
вау, 1°45 units per car-mile. At present the consumption of screened 
anthracite is 1:87 lbs. per Kw.-hour, or 2:66 lbs. per car-mile, the 
units per car-mile having come down to 1°21. 

Cylinder oil cost 3:d. per lb., which is about 2s. 10d. per gallon, 
while engine oil cost about 2d. per lb. 

The average consumption in 1901 was— 


Per effective H.P. ... - 0:03 lb. = 0:094. 
» EW.-hour * Б .. 0048 „ = 013d. 
„ car- mile = 5i .. 0059 „ = 0177d. 


Since the oil has been collected, filtered, and used on the cars, the 
total consumption has been reduced by 25 per cent. 

With coal at 378. 6d. per ton, the total cost of 1 xw.-hour iu 
Barcelona was 1d. The author reproduces the conclusions of 
M. Witz as to gas power to the effect that the gas producer efficiency 
is slightly better than steam boiler efficiency, while the gas engine 
is far superior to the steam engine, so that the fuel consumption 
in the smallest plants with gas power is much less per unit than 
that of the largest plants of steam power even when employing 
superheat. 

The cost of the Barcelona station, including land, power 
house, car sheds, shops and stores, has reached £21 per kilowatt. 
The erection of the gas producers, engines, accumulators of 450 
ampere-hours capacity, gas holder and shops was £17,480, or £40 
per available kilowatt, the total cost per available kilowatt being 
£61. The station was erected in 1900, a period of high prices, and 
the present cost of producer gas plant would not exceed £28 or 
£31 per available kilowatt. 

On a small line of 144 miles known to the author, it cost £8,100 
to put up two sets of 250 H.P., or 185 Kw. each, with producers, 
purifiers, holders, dynamos and water mains, or £24:32 per available 
Kilowatt. The prices for steam plant reached £6,600, or £17:8 per 
available kilowatt, whence it would appear thatthe economy of gas 
plant must be sought in its working rather than iin first cost, and 
оп this point figures are given showing a cost per kilowatt-hour of 
0'8 to 1'Od. for small power stations of 100 to 200 ку. capacity with 
coal at 12s. 6d. to 168. 6d. per ton, and of only 0:5to 07 for similar 
gas stations with coal at 258. to 33s. per ton. It appears to be the 
practice of the Continental gas stations to use anthracite at a high 
price for gas production, and, we believe, it usually is brought from 
Wales. The same station with coal at 12s. 6d. to 168. 6d., would 
run for 0 4d. to 064. per unit—showing the value of a producer 
that will work well with ordinary coal. If gas power is to become 
Universal, the gas producer will need to be one that can use 
ordinary coal, and the sooner this is recognised, the better it will be 
lor gas producer makers. 

W. H. B. 


. 
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THE REDUCTION OF ALUMINA BY MEANS 
OF CARBON. 


A recent issue of the Journal of the Society of Chemical Industry 
contained an interesting note by S. A. Tucker and H. R. Moody on 

The Reduction of Alumina by Means of Calcium Carbide." The 
authors first describe an experiment in which a mixture of 100 
grammes of alumina, 112 grammes of lime, and 125 grammes of 


coke was heated in an electric furnace for 10 minutes with a current 
of 150 amperes at 70 volts. The carbide obtained was in no way 
peculiar, but along with it were found buttons of metallic aluminium, 
which on quantitative analysis proved to contain 99 per cent. of 
aluminium with 1 per cent. of iron and mechanically enclosed 
carbon. Some 26 other experiments are also mentioned in which 
the proportions of the various ingredients and the volume and 
tension of the currents were altered ; metallic aluminium being 
discovered in certain cases but not in all. Messrs. Tucker and 
Moody sum up the results of their research by asserting that 
"aluminium oxide is not reduced by carbon to any appreciable 
extent, even when both are heated to the extremely high tempera- 
ture of the electric arc. The addition of lime and the necessary 
excess of carbon forms an alkaline eartb carbide, which is 
in turn decomposed; and being a body exothermic on de- 
composition it yields up a large number of calories, aud thus 
raises the temperature to such a degree that reduction of the oxide 
takes place to an appreciable extent. The carbide may be made in 
separate fusion and added to the alumina, with or without carbon, 
but the presence of some carbon seems to iucrease the yield of the 
metal. 'l'he production of the carbide in a separate fusion would, 
however, be condemned on economic grounds. As regards time, 
anything over 12 or 15 minutes is prejudicial to good results, and 
converts the reduced metal to carbide in amounts increasing 
directly as the excess over the maximum permissible time increases. 
Aluniaium carbide was found to be produced from the metal, aud 
not the reverse. The results obtained favour the use of high 
amperage and voltage for not more than 15 minutes. The presence 
of both carbon and a carbide of an alkaline earth is required. Air 
should be excluded. The amount of alumina should be considerably 
in excess of the theoretical amount of coke." 

In stating that aluminium oxide is not appreciably reduced by 
carbon even at the temperature of the electric furnace, Messrs. 
Tucker and Moody would certainly appear to bave made too com- 
prehensive an assertion. The reaction between alumina and carbon 
is so extremely endothermic as to be very difficult of accomplish- 
ment; and for years it has been acknowledged to be practically if 
not theoretically impossible without the assistance of the electric 
current. Employing the latest and best thermo-chemical data 
available some six years ago, Dr. Richards has calculated that the 
lowest temperature at which carbon can reduce alumina is 1,950* C. 
—a heat sutliciently difficult of attainment іп any non-electrical 
apparatus. So much energy, indeed, is absorbed in the reduction, 
that even a weak electric furnace fails to determine the reaction ; 
but to the best of our knowledge, no responsible authority has 
ever denied the feasibility of chemically reducing aluminium oxide 
by means of carbon granted the production of a high enough 
temperature. W. Hampe (whose name Messrs. Tucker and Moody 
incorrectly give as Hempel“) was referring only to such tempera- 
tures as can be obtained in combustion furnaces when he asserted 
the reduction to be impossible on thermo-chemical grounds, and he 
simply assumed“ that it would not succeed at the “somewhat 
higher temperature” of the electric arc. Richards, whom the 
present authors also quote on the same side, in the passage men- 
tioned by them was dealing with chemical or metallurgical pro- 
cesses alone: elsewhere he describes the electric current as an 
“almighty " reducing agent. As a matter of fact, there is plenty of 
evidence that carbon will reduce aluminium oxide. Even in the old 
Cowles furnace, when for experimental purposes no copper was 
added to the charge, crystalline masses of nearly pure metallic 
aluminium and yellow crystals, consisting presumably of aluminium 
carbide, were obtained; but so much metal volatilised, and so much 
loss was experienced in collecting the reduced aluminium into an 
ingot, that it was found impracticable to make the process a commercial 
success for the winning of elemental aluminium. Nevertheless it 
was possible, if only as a chemical experiment of no pecuniary 
value, to win elemental aluminium from the Cowles furnace; and 
that furnace was used merely to produce by electrical ageucy such 
an extraordinarily high temperature as to start & chemical reaction 
which could not otherwise be determined. In practice, copper was 
always employed in the Cowles process; but, although it nodoubt 
assisted the operation to a small extent by virtue of the heat 
liberated during its combination with the reduced aluminium in the 
production of aluminium bronze, the main function of the copper 
was assuredly a physical one, as it formed a solvent and collecting agent 
for the aluminium at the moment of liberation from its oxide. Again, 
more recently Moissan has distinctly reduced alumina with carbon 
(Comptes Rendus, 1894, cxix., 935), obtaining small spheres of metal 
mixed with condensed crystals of alumina and graphite in his electric 
furnace with a current of 1,200 ampercs at 80 volts or less. He has 
plainly shown that reduction is simply a question of temperature, i. e., 
of current density in the furnace. Fused alumina may not be decom- 
posed by carbon, and even the vapours of the two substances may 
mix without reacting; but given a sufficiently great heat, reduction 
does occur. 

Messrs. Tucker and Moody are clearly right in saving that 
alumina is more likely to be reduced by calcium carbide than by 
carbon—this could be foreseen from thermo-chemical grounds, inas- 
much as calcium carbide is "exothermic on decomposition;" but 
their experiments do not justify them in denying the possibility of 
the other reaction, since all their tests were made under conditions 
19 to the interaction of aluminium oxide and carbon 
alone. 


Cape Colony. Two 330-n.v. Westinghouse compound 
engines are to be sent out for driving and lighting work in the 
mines of the Ind we Coal and Land Company. 
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THE EFFECT OF ELECTRIC WAVES ON 
THE HUMAN BRAIN.* 


By D. McINTOSH anp J. GRAHAM-WILLMORE. 


UNDER the above title there appeared in the Electrical 
World and Engineer of February 22nd, 1902, an article by 
Mr. A. Frederick Collins, in which the author gives an 
account of experiments which show that human brains, as 
well as those of living and dead animals, are sensitive to 
Hertzian waves, in that they exhibit the well-known 
* coherer" effect ; and from these results he draws con- 
clusions regarding the effects which electrical storms can 
have on human beings, supporting his contentions with 
results which have come under his notice. 

These results seemed to us so very interesting, and at the 
same time the experimental methods seemed so defective— 
since Mr. Collins, in testing the coherer effect, had used a 
telephone, an instrument gauged by an organ having much 
less discriminating sensibility than the eye—that it appeared 
worth while repeating the work with apparatus which left 
small possibility of error. 

The apparatus for generating the waves was that ordinarily 
employed, and consisted of an induction coil operated by 
three accumulators. The secondary terminals were brass 
balls, about 2 centimetres in diameter, and the spark-gap 
during the experiment ranged from 2 to 5 centimetres, 
The terminals were directly connected to two plates made 
of sheet zinc, having a combined area of 1 square metre. 

In order to detect the waves and to test the apparatus before 
each set of experiments, coherers filled with metallic particles 
with the usual terminal wires, consisting, in this case, of brass 
rods 7 ft. long, were employed ; and to eliminate effects due 
to distance, f experiments were made with the coherers, 4, 10 
and 25 ft. from the induction coil. 

In series with the coherer were placed an accumulator and 
a Weston millivoltmeter, reading, by aid of its shunt, currents 
to milliamperes. The resistances of the cohererg, which 
were carefully measured by means of Kohlrausch’s apparatus, 
were in case of the three used, between 30,000 and 45,000 
ohms. ‘These resistances changed after the passage of the 
waves for 10 seconds to 44, 5 and 5 ohms, respectively. 

Since we know the brain to consist of moist material, and 
the passage of electricity through it to be due to electrolytic 
conduction, it seemed not out of place to try the effect of 
Hertzian waves on solutions. For this purpose two solutions 
were used : one of zinc sulphate between amalgamated zinc 
electrodes, so аз to avoid polarisation currents] and enable 
the resistance to be measured with a Wheatstone bridge; and 
the other, a normal (0°6 per cent.) solution of sodium 
chloride between platinum electrodes. The cells containing 
these solutions were substituted for the coherers and the 
coil was started. 

Although these resistances could be measured to within 
‘oth per cent., the Hertzian waves could not be found to have 
any effect. 

In our experiments on brains, two pieces of apparatus for 
making contact were employed. The first consisted of two 
stout platinum plates, platinised to facilitate conductivity 
measurements, sealed into glass tubes and arranged on a 
frame so that the distance between them might be varied ; 
the second was made of two platinum wires sealed into glass 
tubes and kept exactly 1 millimetre apart. The resistances 
were measured either by the ammeter (with a potential 
difference of from 2 to 23 volts), or by Kohlrausch’s 
apparatus, the current in either case flowing for only a few 
seconds. 

The following experiments were performed :— 


J ĩð OC ae кышны ы эе шшш даш 
*'This article is reprinted from the Electrical World. See also 
article by А. F. Collins in Егествіслг, Review, May 23rd, 1902, 


. 845. 

Р t Bose, London Electrician, 776, 864, 897. 1901. Phil. Trans., 1910. 

+ We might mention here that the astonishment of Mr. Collins 
in finding difficulty in measuring the resistance of a brain (an elec- 
trolyte) by means of a Queen testing set, will not be shared by those 
who have attempted to measure such resistance with a direct 
current. The sudden swinging of the galvanometer-needle when 
an approximate balance was obtained is due, of course, to polarisa- 
tion currente, and is probably not affected by atmospheric elec- 
tricity. Such measurement can be made accurately and rapidly by 
means of an alternating current and telephone. (See Kohlrausc 
and Holborn: “ Leitvermogen der Elektrolyte.") 


A cat was anzesthetised with ether, an incision made in 
the median line and the bone cleared off the occipito-frontal 
aponeurosis. A hole (2 cm. in diameter) was then drilled in 
the parietal bone not far from the median line. The 
membranes were then cut away, the surface off the brain 
swabbed clean and dry, and the electrodes were introduced, 
at first at a distance of 75 cm. apart and afterwards 
1 mm. apart, so as just to penetrate the grey matter. The 
coil was then turned on, but absolutely no change in the 
deflection of the ammeter needle was observed, nor could 
any change in the resistance be noticed when measured by 
Kohlrausch's apparatus. The electrodes were then intro- 
duced into the subjacent white matter. This also gave a 
negative result. The electrodes were then pushed down- 
wards and slightly forwards and inwards to a distance of 
about 3 cm., so as to reach the grey matter of the basal 
cerebral ganglia. Here again no deflection was observed. 

During this experiment the cat was kept fully under the 
influence of the anesthetic, t.e., the anesthetic was pushed 
to the usual “anesthetic”? or operative stage, as shown by 
the respirations being normal, the pulse slightly quickened 
and the corneal reflex abolished. At no time, however, did 
the cortex fail to respond to the stimulus caused by the make 
and break of the current. 

A fresh human brain, with the meninges practically intact 
(1161°5 gms. weight), from a woman just recently dead 
from cancer and absolutely free from contamination with 
any antiseptic, was the next subject for experimentation. It 
will be remembered that Mr. Collins affirmed to have 
obtained the most marked coherer effects with this material, 
and in view of this hopes were entertained for a refutation 
of the negative results obtained in the previous experiments. 
These hopes were, however, speedily shown to be vain, as in 
no part of the cerebrum, cerebellum or medulla, in spite of 
the most elaborate precautions, were observed the phenomena 


so definitely described by Mr. Collins. The dura and 


arachnoid were dissected off, the cerebral surface carefully 
dried of cerebro-spinal fluid and the electrodes inserted at a 
distance of 1 mm. apart to the following portions of the 
brain :— 


1. Cortical grey matter of the ascending frontal gyrus, near its 
termination. 

2. Subjacent white matter, the grey having been previously sliced 
away in this region. 

3 and 4. Cortical grey and subjacent white matter of Broca's 
convolution. 


5 and 6. Cortical grey and subjacent white matter of gyrus 


angularis. 

7 and 8. Cortical grey and subjacent white matter of superior 
temporal sphenoidal gyrus. 

9 and 10. Cortical grey and subjacent white matter of ascen 


ding 
parietal gyrus, at about the level of the centre of the Rolandic 
fissure. 


11. The internal capsule, both of the motor (anterior limb) and 
sensory (posterior third) portions. 


19 and 13. Grey matter of the optic thalamus and caudate 
nucleus. 

14. The stris acusticœ on the floor of the fourth ventricle. 

15 and 16. Cortical grey matter and white matter of the arbor 
vitæ of the cerebellum. 

17. As accurately a8 possibly, the granular or rust-coloured layer 
of the cerebellum, which Mr. Collins found the most sensitive of all 
portions of the encephalon. 

18. Various parts of the pons, including most of the nuclei of the 
cranial nerves situated therein. 


A happy coincidence enabled the observers to endeavour 
to reproduce Mr. ‘Collins’ results during a somewhat violent 
thunderstorm, which broke over Montreal during the noon 
of April 26th. A pigeon was hastily decapitated—the first 
animal at hand, since it was impossible to foretell how long 
the storm would last—the electrodes placed in position in its 
brain, and the ammeter. carefully watched during the entire 
course of the storm for a deflection of its needle. Unfor- 
tunately, negative results were again encountered, as, though. 
geveral flashes occurred, not the slightest trace of any cohering 
action in the brain was observed. | 

It may be objected by Mr. Collins that the brain of a 
pigeon is so low in the scale of evolution—and his most 
marked results were with the highest brains — that no 
reaction could possibly be expected. If, however, a short 
excursion into the realm of theory be permitted, it might be 
argued that Mr. Collins explains the indisputable power that 
various individuals have of predicting the advent of an 
electrical storm, upon the ground that the brains of these 
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individuals are specifically effected by the advance guard of 
Hertzian waves sent out by that storm; that this condition, 
when the higher psychic centres were alone affected, 
resulted merely in fear or a vague feeling of uneasiness, but 
that when the medullary vital centres were affected, it resulted 
in some pathological condition varying from pain to actual 
death itself. 

Jt has often been noticed upon the approach of a 
storm, long before the first flash be seen or the first distant 
roll of thunder be heard, that birds show unmistakable signs 
of fear, or of a premonition of evil. They suddenly become 
bushed, not & note of song is heard, and they all huddle 
together as if for sympathy or mutual protection. Surely 
the same agency, whatever it may be, must be at work 
upon the brains of birds and upen susceptible human beings. 
If en, it seems reasonable to argue that the brain of a bird 
should be a singularly fit subject for an experiment of this 
nature. 

A cat was sgain chosen for the next experiment; it was 

decided to ascertain whether or not the depressing action of 
the ether upon the sensorium was responsible for the negative 
results hitherto obtained. Accordingly, after exposing the 
brain in the usual manner in tbe ectosylvian region, the 
electrodes were inserted and a preliminary trial made, witb, 
as before, & negative result. Upon this occasion Dr. Wesley 
Mille, Professor of Physiology in the University, kindly lent 
bis presence hoth as an impartial observer of the phenomena 
manifested and in the capacity of an expert superintendent 
of their physiological sg rect. The cat was then allowed to 
recover from the ar esthetic until all reflexes were established 
and a certain amornt of voluntary movement noted. 
F The grey cortical matter, the white, the internal capsule, 
and the bars] garglia were then in turn tested, witb, as 
‘before, abrolutely negative results in each case. The bone 
was then replaced—the cat being then under the influence of 
тоге ether е wourd sewn up, dressed, and the cat allowed 
to recover. 

En passant, it may be observed that during this operation 
the characteristic twitching of the muscles mentioned by Mr. 
Colline, as occurring only during the emission of the waves, 
was repeatedly noted. This twitching, as any aneesthetist 
knows, is by no means nncommon ; it occurs either at the 
commencement of, or more usually during the recovery from 
anesthesia, and it seems’ unnecessary in this case to call in 
the aid of electricity to explain what is, after all, a purely 
pharmacological condition. 

F The various functions of the brain have been regarded as 
controlled by centres, each of which bas its own work and 
definite status in the economy of the organism. These 
“centres ” are susceptible to the action of drugs, particularly 
to the depressing action of the alcohol group, to which ether 
belongs. In each case the highest—or more lately evolved 
—centres are the first to be influenced, the lowest, the great 
vital centres of the medulla, the respiratory, cardiac and vaso- 
motor centres, are among the last. "This must necessarily 
be во, since they are essential to life. 

The action then of ether consists in a transient stimula- 
tion, followed by a progressive depression and later paralysis 
of these centres, in a descending order—the highest being 
the most susceptible are also the last to recover their normal 
functions. г | 

Voluntary motion of all kinds may be regarded vaguely as 

the composite result of two main centres, a “stimulating” 
of which the function is to set the neuro-muscular apparatus 
In operation, and an “inhibiting” which governs and co- 
ordinates the movemente performed by regulating the nerve- 
impulses sent out by the former. 
7" Among the highest centres of all are the inhibitory of all 
kinds, and a condition is easily conceivable in which the 
centres co-ordinating or inhibiting the action of those 
muscle, would be inactive, while the lower stimulating 
centre—eitber recovering sooner or succumbing later—would 
have full play. This would cause in the muscles, which it 
EDI an inco-ordination of movement, i.e., it would run 
riot, 

This is well shown in the talkative delirium of a patient 
recovering from ether, in which spasmcdic contractions of 
other muscles are an earlier aymptom ; the freedom of 
speech of a man under the influence of alcohol is also 
another case in point. Moreover, similar twitching— 


amounting in some instances even to convulsions—is seen 
in cases where there is an anemic condition of the brain 
from any cause, resulting ın imperfect nutrition. Mr. 
Collins seems to have been much impressed, too, by the 
death of a delicate and nervous child, occurring immediately 
after a flash of unusual severity, and to regard mere fright 
as à by no means sufficient cause therefor. Mr. Collins may, 
or may not, be aware that death from * psychic shock " is by 
no means an uncommon accident, under conditions which 
ahsolutely preclude the very possibility of atmospheric 
disturbances being the causative agent. 

Death in these cases is usually due to a sudden reflex 
depression of the medullary centres—any kind of sudden 
mental impression, provided it be of a sufficiently violent 
nature. proving an effectual initial stimulus, Thus patients 
often died, in pre-anwsthetic days, immediately upon the 
first incision, and one case, at least, is on record in which a 
French surgeon (Desault*) * drew his finger-nail over the 
perineum of a patient to mark the line of incision, when the 
patient suddenly gave a cry and was dead.” Cases of this 
nature tend most strongly to the conclusion that frigbt, and 
fright alone, can cause death. 

In conclusion, the theory advanced by Mr. Collins as 
regards the peculiar nervous phenomena evidenced by various 
people, especially those of а neurasthenic disposition, during 
an electrical storm, is undoubtedly most suggestive ; but the 
present experimental evidence seems to show it to be far too 
speculative for it to be regarded even in the light of a work- 
ing hypothesis. 

It only remains for the writers to express their sincere and 
heart-felt thanks to Prof. Rutherford and Prof. Wesley Mills 
for the loan of apparatus and much kindly interest and 
encouragement. , 


L. C. G. ELECTRIC TRAMWAYR. 


ALTHOUGH little is beard about it, the work of reconstruct- 


ing tbe tramways between Westminster and Tooting is 


making rapid progress. About six miles of track have been 
completed, and Messrs. J. G. White & Co., who are respon- 
sible for the whole of the work, are advancing at the rate of 
ROO ft. of track per day. It is worthy of note that the work 
is left in a completely finished state ; not only are the insu- 
lators put in place, but the working conductors themselves 
are permanently fixed in position as the track is completed. 

Only one of the tracks is dealt with at a time, the other 
being left intact for the useof the horse cars until the adjoin- 
ing conduit track is finished, after which the cars are 
diverted to the latter, and the second track is reconstructed. 
Until recently the whole of the traffic was carried on with 
the single track and temporary turn-outs; but so much 
difficulty and deiay was incurred with this system tlat the 
contractors have cut the Gordian knot by laying a 
temporary track alongside of the whole length of track 
that is “up,” so as to carry on the traffic without inter- 
ruption. The temporary track consiste of flat rails laid on 
the surface of the roadway. 

Contrary to expectations, the trouble with pipes in the 
roadway has so far been comparatively unimportant, doubt 
less in part because the work was begun at the suburban 
end of the route ; happily, trial excavations at points nearer 
Westminster indicate that even there, less difficulty will be 
met with than was at first anticipated. Thanks to the 
willing co-operation of the local authorities with Messrs. 
J. G. White & Co., great expense hus in some cases been 
saved by accommodating the track to the existing conditions. 
For instance, three very large water mains were fouud 
occupying a considerable space iu the roadway. between 
the southern termipus at Tooting and Clapham Common; 
by slightly diverting the course of the tracks at this part of 
the route, it was found possible to entirely obviate removal 
of the pipes. 

It will have been noticed in our last issue that the L.C.C. 
has awarded to Messrs. J. G. White & Со, un additional 
contract for about 4 miles of track, comprising three short 
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sections, the reconstruction of which the Highways Com- 
mittee regards as urgent. These contracts were settled on 
the same terms as previously existing contracts, without 
waiting for fresh tenders, The most interesting section 
is that which connects with the Brixton cable system 
at Kennington; the latter will be converted as soon 
as practicable, but in the meantime the cable will be 
retained, and the cars wil be equipped with both 
ploughs and grips. We shall fully illustrate the plans for 
this arrangement when they are completed. 

ta The feeder cables form the subject of а separate contract 
with the same firm; they are to be carried in ducts under 
7 the footpath at the side of the road, and the werk of laying 
them is about to commence. 
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ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Specifications may be obtained of Messrs, W. P, 'Thompsor 


and COo., 829, High Holborn, W.C.. and as Liverpool, price, poss free, 9d. 
lin stamps). 


10,940. “improvements connected with Incandescent electric lamps.“ J. Swin- 
burno. Dated June 16th, 1900. Relates to incandescent Jamys.- Non-oxidisable 
heaters for starting refractory incandescence bodies are made from a conducting 
material such as graphite, carbides, silicides, silicon, tungsten (;repared by 
electrolysis of a fused tungstate), or other metal, in powder, mixed with non- 
conducting material such as kaolin and felspar, or clay prepared for making 
china. The mixture is kneaded, squirted into thin rods or spirals, dried, and 
baked. The temperature may be high enough to vitrify the material, or the 


rods can be dipped in boracic acid or other glazing material in water and tired. 
1 claim. 


10,974. ‘‘ Improvements in electric accumulator electrodes and plates.” А. Ricks. 
Dated June 16th, 1900. An electrode is made up of athin plate of vulcanite, 
aluminium, or other material, to which is app ied a layer of active material in 
а hard granulated сорс ition, the attachment being effected by an adhesive, or 
in other ways. This layer serves as the means of attachment to the bulk of 
the active material, which is applied to it in the usual way. The connections 
consist of thin perforated strips or plates of lead, which are simply laid sgainst 
the face of the active material, and pressed against it by springs of rubber or 
other insulating material, the object being to avoid the inconveniences resulting 
from the soldering of the connections, 5 claims. 


10,977. ''imprevements in colourieg or decorating brass, ccpper, and other 
metalito objects, eucaustio and other tiles, or china or porcelain wares.” PD.Sincialr. 
Dated June 16th, 1900. Coloured surfaces are produced electrolytically on 
metal by making this the anode 1n an alkaline lead or lead and copper solution. 
The process ir applicable to brass, copper, and other metal articles, or to 
encaustic or other tiles, china, porcelain, stone articles, or other fictile ware, 
previous) faced with metal by electro-depositing copper, frittinz on foil, or 

eatiug in vapour of nickel carconyl. 3 claims. 


10,999. “An tmproved automatic fire alarm apparatus.“ Н. G. Lyngass. Dated 
June 16th, 1900. Relates to an arrangement for closingan electric bell circuit 
when the temperature exceeds a certain limit. A plate is cemented by was to 
a disc of wire gauze fixed over an aperture. When the temperature is suflicient 
to melt the wax, the plate is pulled up by the spiral sprit g, and thereby permits 
two contact-pieces to meet and close the circuit of an electric alarm bell. 
9 claims. 


11,003. '* improvements in electric railways on the third-rall or surface centact 
tem." Н. N. Lake. (Communicated.) Dated June lOth, 1900. Relates to 


electric railways and tramways on the sectional conduc:or or third-rail system. 
24 claims. 


11,006. ''Improvements in secondary eiectric batterlos." Н. H. Lake. Dated 
June 16th, 1900. The electrodes are each made up of a frame which consists of 
four bare, which may be made of non-conducting material, preferably cedar, 
&nd are joined together as shown. On this frame, but separated from it by & 
strip of wood, is placed a bar of lead provided with parallel rods, which pass 
through holes in the wood strips and through another strip of wood, and their 
lower ends are then clinched into heads to hold the whole in place. Two per- 
forated plates of celluloid, or the like, are slid it to grcoves formed in the four 
bars, one plate lying on each side of the rods. The celluloid plates serve to 
hold the active material in place. S claims. 


11,011. '" Improvements in eleetrical switches and cut-outs for heavy currents and 
high potentials." Н, W. Clothier, Dated June 18th. 1900. The contacts nre 
formed of metal blades or lamine, which are arranged in parallel when the 
circuit is c'osed, but are in series at the moment of breaking. 8 claims. 


11,022. “An sieotriea! apparatus for adjusting tramrall joins." J. E. Meceulzy. 
Dated June 16th, 1900. Points and switches operated fr. m the tramcars. The 
point tongue is thrown by a pivotted lever with trough-shaped end lying below 
the groove of the rail and actuated by an L-shaped bar on the vebicle. This 
bar is raised and lowered by a spring and electro-inagnet, and it is turned to the 
right or left by an arm engaging with springs, which are compressed by the 
oores of the magnets. The magnets are excited in that order by contacts on a 
shaft operated by the driver, which complete the circuit through the con- 
ductors after the cam-operated contact has been lifted to connect the supply. 
The common return is broken by the arm which turns the L-bar when the 
latter has thrown the tongue. The arm and magnets are carried from the axle 
of the vehicle. 8 claims. 


11,026. ‘* Improvements in cord-grips for electric light fittings." A. P. Lundberg 
aad B.C. Lundberg. Dated June 18th, 1900. Acord.grip consists of an internally- 
screwed part with two longitudinal grooves to receive the two conductors 
separately, and a plug or nut is screwed thereon and holds the conductors in the 
grooves. The screwed part may project from a flat surface, against which the 
conductors may be clainped by the plug or nut. 8 claims. 


11,066. ‘‘tmprovements іп the manufacture ef lead-covered cab!ss." Н. 

esirer. Dated June 18th, 1900. Lead sheathing for conductors contains a 
small portion, about 4 per cent., of the antimony to increase the hardness and 
reduce the specific gravity. 1 claim. 


11,101. “improvements relating to the magnetic proporties of iron and steel.” 
F. W. te Tall. (Communicated). Dated June 19th, 1900. The perma- 
bilities of round rods of magnetic material, such as iron, or steel 
are measured by an instrument, supplied with measured elecric cur- 
rents. A specimen is clamped on one end of an iron yoke, the other 
end of which is provided with в sliding iron piece movable by a micrometer 
screw. А split iron disc is clamped flush with the end of the specimen 
of a screw, an air-gap and piece me surrounded by two cois provided 
with a pointer, is pivoted in a case to indicate the existence of n agnetic 
leakage from the disc. Such leakage is stopped by adjusting the length of the 
air-gap by the micrometer screw ; the magnetic fluxes through the air-pap and 
specimen are then the same, and the permeability of the specimen is obtained 
from the micrometer reading and other data. The needle may be mugnetised 
and controlled by & magnet to render it more sensitive. Other means for 
detecting the magnetic leakage may be used. The Provisional Specification 
mentioned the measurement of the current by a meter marked to directly indi- 


cate the magnctising force produced. It also refers to use of the instroment for 
Measuring magnetic hysteresis, and to modifications in which the air-gap is 


concentric with the ! peccimen, ога *ecord крес. пип ferms the return path. 8 
claims. 


11,120. "Improvements In patterns er designs fer electrically reguiating the 
operaticn of card-punching machines, embroldering machines and jacquard and 
other locms." E. Edwardse. Iated June 19th, 1f00. Fatterns or designs for 
electrienliy regulating the operation of card-punching machines, embroider 
machir es, and jacquard and cther looms are formed of a series of insulate 
portions each of which is included in a separate circuit. 11 claims. 


11,107. "Improvements lu ploughs for condalt electrio railway ears.” J. B. 
Gottsberger.. ((cmmunicated.) Dated June 16th, 1960. Relates to electric 
railways and tramways on the conduit system. The ploughs are so provided 


with two sets of shoes so that the lower set can be dropped, and the Upper set 
brought into action when required, 11 claims. 


11,190. ‘Improvements In awitches for Myn нн electric currents.” Siemens 
Bros. & Со. Dated Jine 2th, 1800. Relates to switches for high-potential 
currents in Which the are is extinguished by drawing it within в tube of 
insulating material. The figure shows a double-pole switch in which the 
contacts are connected by a rod. The insulating tube is fitted with в metal 
ring to assist in cooling or preventing overheating of the tube. 1 claim. 


11,206. ‘“ improvements la electric switches aud like apparatus for making and 
breaking electric ciroults.” 8. W. Partridge sad б. К. B. Elphinstone. Dated June 
20th, 1900. The switch is held in its closed position by a catch, which is 
released by electro-magnetic means should an abnormal current flow. The 
switch arm is pivotted and carries two pawls, one having a tail piece adapted 
to engage а stop and hold the switch closed against the action of a spring bolt 
or of a weight. The other paw! is normally held against a stop by & spring and 
curries a pin arranged in the path of ап arm connected to the handle. A sole- 
noid is carried by the switch arm, and carries the current when the circuit is 
closed. The core carries a rod passing between the pawls, and is fitted with a 
collar adapted to strike against the projecting parts of the pawla. With an 
abnormal current, the core is raised, and the tail detached from the stop. The 
switch cannot be held closed by the handle, as the pin will be held clear of 
the arm, To open the switch by hand, the handle is fitted with a tail piece, 
adapted to operate the pawls when the handle is moved down. 4 claims, 


11,207. ''Improvements la or relating te the distribution of electricity." L. 
Andrews. Dated June 20th, 1900. Relates to systems of distribution in which 
step-down transformers at sub-stations supply the distributing network. 
Means are provided for cutting out the transformers at periods of light load, 
the low tension current beirg supplied direct from the central station. In the 
preferred arrangement, the switches are operated by hand for cutting out the 


transformers, but are closed automatically when the high tension current is 
supplied. 6 claims. 


11,208.  ''Improvements la electrical sigualling apparatus." F. J. Warden- 
Stevens. Dated June 30th, 1900. Relates to the type of signalling apparatus 
in which the transmitter or the receiver comprises @ magnet, a soft iron 
body, and a coil, or coils, so arranged that by relative movement of the 
parts an alternating current is generated in the coil, and may be employed 
for ringing bells, &c. The object of the invention is to increase the rate of 


change of magnetic flux through the coil, and thereby render the apparatus more 
powerful. 6 claims. 


11,217. “‘Improvemente in the method and material for covering electuo соме, 
conductors, or wires with Insulating material." б. E. Heyi-Dia. Dated June 20th, 
1960. Conductors are insulated by applying to the wires one or more layers of 
composite material consisting of sheets of vulcanised rubber or other suitable 
insulating material, such as vuleanising bitumen rubber compositions or 
Substitute», paper, tape, Wc. coated on one side with pure— i.e, unvul- 
canised—rubber, whether pigmented or not. This material may be used in 


the method of coating described in Specitication Nos, 4,269 and 8,290, А.р. 
1900. З clains, 


11,260. ''improvements in electric accumulators and Im electrodes therefor,” 
A. Tribeihorm. Dated Jurc 21st, 1060. Relates to bi-polar plates in which the 
Opposite sides of the plates are of opposite polarity. The invention consists 
partly in providing a laver of an impervious solution or material, such ag 
caoutchoac, in the middle of the active material, to oppose the passage of the 
ions. ‘the twosurfaces of the active material are in electrical contact by means 
of strips of lead, and the whole is held in place by a light frame of glass or 
ebonite provided with internal grooves of the shape shown. A rubber ring 
serves to hold the plates in place in the cell. 4 claims. 


11,263. Improvomenis lu or relating to electric lamps aud fittings therefor.” 
H. Hirst. Dated June vist, 1910. Supporting lamps on poste for street lighting 
or other purposes. The lamps are carried by relectorson a cover, which can 
be tur ed up about a hinge pin on a-upporting-arm to afford access to the 
interior of the globe. The globe is carried by a ring on pivots between the 
supporting arms. The cover may be fastened down by a screw or otherwise. 


The conducting wires are passed through the arm, round the hinge pin and 
through a tube. 1 claim. 


11,264. “improvements In or relating to switchhoards for electric dato Ib utile.“ 
H. Hirst. Dated Jure vist, 1900. A switchboard is built up of a number of 


separable bascs or elements which are cc nr ected to the bus-bars. 2 claims. 


11,272. Improved means of, and apparatus for, preventing the premature starting 
of elect.ic motors or the like used in connection with sloctrio lifts." J. Hofbauer. 
Dated June 21st, 1900. Relates to (1) apparatus for preventing the starting of 
the motor so long asa well door is open, and (2) means for gradually starting the 
motor as the door is shut. Each well door carries an arm through which, and a 
contact, the motor circuit is completed when all the doors are closed. When 
Any one door is open, the circuit is broken. All the doors being closed except 
one, the cloting of this completes the circuit in succession through the contacts, 
thus gradually cutting out the resistances and starting the motor. 1 claim. 


11,287. Improvements In or relating to condults fer electric conductors.” F. 
Jones. Dated June 21st, 1900. Relates to the class of conduits described in 
Specification No. 12,353, a p. 1899, and consists in forming the joints with sockets 
other than of parts of circles or ellipses, and baving the upper surface open for 
& less extent than the maximum width. 6 claims. 


11,340. '' Improvements in and connected with electrio clocks." M. Fischer. Dated 
Jure 22, 1900. Relates to electric clocks; synchronising apparatus and escape- 
ments. 9 claims. 


11,344. '* Improvemenis in the manufacture of filaments for Incandescent electric 
lamps." W. I. Voelker. Dated June 22nd, 1900. Relates toincandescent lamps. 
Filaments are made о: carbides such as those of uranium, titanium, zirconium, 
and beryllium, singly or mixed. In one method a fibrous cotton thread ога 
aquirted cellulose thread is made chemically clean, and soaked in a solution of 
chloride, acetate, cyanide, or other readily-decomposable salt of the metal; 
titanium-triethylphenyl or titanium chloride dissolved in alcohol and benzene 
is recommended, ‘The thread is dried, and ammoniated if a saltof a mineral 
acid has been used. 1t is wound in layers on а paper cylinder, with rice paper 
between the layers, and dried for 12 hours at temperatures rising to 400° F. It 
is then packed with powdered carbon and carbide in a closed crucible, made of 
annular form to equalise the heating, the crucible being placed on an open 
stand to admit hot gas to its central opening; the crucible is атаса. heated 
to intense white heat, and allowed to cool. The carbonised thread is next 
drawn through an electric arc to convert it into carbide, nearly at the tem- 
perature of fusion. The arc is formed in an atmosphere of hydrogen, or vapour 
of a hydro-earbon, or of the metal forming the carbide. In modified methods 
a carbon filament may be first passed through an arc to convert it into graphite, 
and is passed through an arc in а metallic atmosphere to convert it info carbide. 
The finished filament is cut and bent into horseshoe form, and mounted in 


bulbs. The invention also describes an arc furnace for the above-described 
process. о claims. 


11,356. ‘improvements la or connected with electric batteries. H.U. W 
and T. V. Sherrin. Dated June 22nd, 1900. The invention relates to an elec- 
trode, and consists of a helically-wound strip of lead, in which are a number of 
holes, and around, and in which the active material ia packed, the whole being 
cevered by a perforated tube of ebonite or the like, The tube may be split as 
shown, or may have overlapping edges, or may be a complete tube „with end 
rings to keep it in place, 1 claim. | 
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TRANSFORMER PATENT LITIGATION 
IN AMERICA. 


— 


Onk sign of the growing importance of the electrical 
industry may be fourd in the fact that, both in this country 
and in America, a very large proportion of the patent cases 
in the law courts are concerned with patents for electrical 
inventions. The industry, in spite of its robust condition, 
is still nnmatured, and the applications of some of the 
leading principles are still the subject of patent rights, so 
that among manufacturers it is a matter of great importance 
to possess, if possible, a ** master patent“ for machines now 
coming into general use; and it is equally important for 
other manufacturers to prove that their machines are not 
infringements of such patent, and that it, if valid at all, 
must be interpreted in a strictly limited sense. Thus to 
litigation of this character there attaches very considerable 
interest, not restricted to the litigants, but extending to all 
connected with the industry. 

A year ago we described in our columns such a case, in 
which the Westinghouse Company in the United States sued 
the Saranac Electric Light Company upon the Stanley 
patent of March Ist, 1892, granted upon an application filed 
August 15th, 1888, and claimed that the transformers 
manufactured by the defendants were infringements of that 
patent. In this case the plaintiffs were successful, and the 
judgment in their favour not only upheld the validity of 
their patent, but seemed to go far towards making it a 
“master patent.” Encouraged by this success, the owners 
of the patent promptly brought a fresh action against 
another company, and the decision of the Court of First 
Instance in this second case has very recently been given. 

It will be remembered that Stanley in his patent laid 
down the principles to be followed in the construction of 
transformer coils, 80 as to avoid loss of energy in the 
primary circuit when the secondary circuit is open. He 
pointed out that the primary wire should be of such length 
that the counter electromotive force of self-induction should 
equal the electromotive force applied at the terminals of the 
primary winding ; and he explaiued that he obtained this 
result in practice by first choosing the percentage of efficiency 
to he obtained and then applying such a length of primary 
winding that the difference of the applied and the counter- 
potential, multiplied by the current in the converter, should 
equal the predetermiued loss of energy inevitable upon con- 
version. In the first case this “ Stanley rule," as it was 
called, was much discussed. The Court held that it was “a 
part of the invention disclosed and claimed in the patent— 
indeed, it would seem to be the main object of that inven- 
tion." In the second case, now decided, the discussion all 
centred upon the interpretation which ought to be placed 
upon the earlier decision ; whether, or not, the Court had 
ia that case imposed the limitation of the “Stanley rule” 
upon the claims of the patent then in litigation. The case 
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came on before Judge Colt in the Circuit Court of the 
United States, District of Massachusetts, and although we 
have not a full report of his decision, enough has been 
reported in the American technical journals, which recently 


arrived in this country, to enable us to learn how the matter 


now stands. We are not concerned with the defendants’ 
machine; the real point of interest is the interpretation of 
the Stanley patent, and to that we confine our attention. 

The plaintiffs contended that, although Stanley had to 
describe one method by which the proper length of wire was 
determined, his patent was held to cover the transformer 
described irrespective of the “гше” by which the lergth 
of wire is obtained, and that that decision made this patent a 
controlling or master patent. The defendants, on the other 
hand, maintained that it was clear from the former decision 
that the “ Stanley rule” is inherent in his invention, and 
that his claims are limited by this rule. A peculiarity of 
the case is, that the plaintiffs maintained that in the Saranac 
case the transformer made by the defendants did not in fact 
embody the “Stanley rule,” and that, therefore, the Court 
must hold that the transformer of the present defendants 
also came within the Stanley invention. The judge’s finding 
on this contention is that it must be held that in the earlier 
case the defendants’ transformer contained the Stanley rule ; 
otherwise there would be the illogical conclusion that “ оп 
the question of validity, the Stanley patent is limited by the 
Stanley rule, while on the question of infringement, there is 
no limitation ; in other words, a transformer may be outside 
of the monopoly secured by the patent and still infringe the 
patent.” Judge Colt finds that the Stanley rule is the main 
contribution made to the art, and that it constitutes the 
most essential part of his invention. He disagreed with the 
plaintiffs’ contention that it was Stanley's discovery of the 
proper length of wire which constituted his invention; or 
that the invention is for a transformer having а proper 
length of wire; or that the Stanley rule is no part of the 
invention claimed, but only one method of determining the 
length of the wire. In his opinion the Court expressly 
declared that the Stanley rule is the main part of the 
invention claimed ; and limiting the claims by this rule, he 
has refused the motion for a preliminary injunction against 
the defendants. | 

We are without particulars of tbe transformer alleged in 
this case to infringe the Stanley patent, so it isa little 
difficult to follow these distinctions between the transformer 
without the Stanley rule, and one with that rule embodied in 
its construction; but it is evident that the effect of the 
decision is to put à much narrower interpretation upon tbe 
Stanley patent than was generally thought to have been 
made by the Court a year ago in the Saranac case. This is, 
no doubt, a matter of great importance in view cf the large 
use of transformers to-day in systems of distribution. It 
will be remembered that an attempt was made in tbis country 
three years ago to prove that the Zipernowski-Deri patent for 
the connection of transformers in parallel across the primary 


mains was a master patent, but that the Court found that 
the patent was invalid. 


THE article by Mr. Rankin Kennedy, 
which we publish on another page, deserves 
the close attention of manufacturers of electrical machinery ; 
| the views contained therein are in the main similar to those 


Education at a 
Discount. 
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which we have ourselves expressed with regard to technical 
education. We believe that matters are mending in this 
respect, and that manufacturers are realising that a five or 
естеп years’ apprenticeship, of the old-fashioned type, is nof 
the role essential to the equipment of a capable engineer. 
This idea has held sway ко long that its uprooting is a painfal 
and tedions process; painful, by reason of the loss of 
business, and tedious because of the immense difficulty met 
with in opening the eyes of employers to the fact that their 
own training was not the best. One result of the last 
mentioncd circumstance has been the foundation of 
numerous new concerns, well-equipped with enthusiastic and 
scientifically trained leaders, eager to seize upon the newest 
improvements and. with minds free from ће “ set resulting 
from many years of working in a groove. All this tends to the 
good of tbe industry ; those who will not exert themselves 
to keep up with the race must be content to fall out, and to 
give place to better men, for the course of evolution cannot 
be stayed by prejudice and conceit. 


Ix our issue of July 25th we published 
a summary of an article from an Italian 
paper on the trials which Mr. Huber, of 
the Oerlikon Company, is carrying out with a locomotive 
fitted with single-phase alternatirg current motors, with a 
view to applying this system to traction on main lines. The 
method of control with which he is experimenting is similar 
to that proposed by Messrs. Mordey and J enkin in their 
paper before the Institution of Civil Engineers, which 


Electricity 
on Main Line 
Railways. 


pe dealt with in our issue of February 28th last. The 


single-phase system is at present being installed experiment- 
ally on a railway 20 miles long in America in Northern 
Michigan, and, at the каше time, an American gyndicate i8 
taking up the Ganz system to push it in America. It will 
be very interesting to watch the results which will be 
obtained in Europe and America with these systems. The 
elaborate and costly experiments at Zossen do not seem as 
yet to have brought about any very great results, nor is it as 
yet contemplated to transform any main lines in Europe to 
electric traction. We see no reason, therefore, to change the 
opinion to which we gave expression in our leader on 
Messrs. Mordey and Jenkin's paper. The suggestion of 
operating long-distance lines is one which all who have 
any practical acquaintance with the subject know to be 
somewhat premature, and the directors of railway com- 
panies hesitate to consider electrical schemes for operating 
any portion of their main lines. The opinion which we 
have always held is that our railway companies should at 
once proceed with the electrification of their suburban lines 
in the neighbourhood of such large centres as London, 
Manchester, Liverpool, Glasgow, Newcastle, &c. In 
this connection it is interesting to note that the 
North-Eastern Railway Company appears to hold the same 
opinion, as it is at present calling for tenders to electrify 
some of its lines round Newcastle, and is going to spend 
nearly £100,000 on the experiment; power for operating 
the lines will be obtained from the existing power plants ab 
Newcastle, This experimental line will probably be operated 
on the third-rail continuous-current multiple- unit system. The 
line under consideration is a loop extending from N ewcastle 
Central vid Wallsend, North Shields, Tynemouth, Backworth 
and Gosforth back to Newcastle Central, with a branch from 
Gosforth to Ponteland. The total length to be equipped 
consists of about two miles of four-track road, 35 miles of 
double track, and four miles of single track; and it is pro- 
posed at present to operate 50 motor coaches and 30 trailers, 
the trains being usually made up of two motor coaches 
with'a trailer in the centre of the train. 

We do not wish to retard progress, nor do we hold that 


S 


ms 24 — P. á — e — 


— ——— EA O E E EE Ed 
211 


Vol 51. No. 1,289, Avausr 8, 1902.] 


THE ELECTRICAL REVIEW. | 


electric traction will never supersece steam locomotives on 
our main lines ; but we do not think that this is likely to 
happen for some years to come, at any rate as far as this 
country is concerned, on account of the low price of good 
fuel and the absence of water-power. With the adoption of 
electric traction on our suburban lines the case is quite 
different, and within the next two or three years we expect to 
see electric trains running to Richmond and Wimbledon, 
and probably as far as Tilbury, in connection with the 
Metropolitan District and Metropolitan Railways. The com- 
petition of the County Council trams and the West London 
and other lines now running or, under consideration will 
force oar London railway companies to accommodate their 
systems to modern requirements, so as to meet the heavy, 
and what otherwise might prove disastrous, competition of 
the electric tramways. Some railways are alive to the 
necessity for action, and are taking steps to meet the case; 
for instance, the London, Brighton and South Coast has re- 
tained the services of Mr. Philip Dawson, who has so often 
written on this most important subject in these columns. 

The fact that our American cousins are proposing to 
adopt the Ganz system on some of their lines does not cause 
us to alter our opinion in the slightest degree. We have 
every reason, after the most careful investigation, to be con- 
vinced of the soundness of our views, which although they 
do not agree with the ideas of some electricians, are those 
held by all who have had long experience with railways and 
heavy electrical traction. 


The Kiepe 0 AN interesting question arose in the case 
Tenant for of re Blagrave’s Settled Estates, which 
we was recently heard by Mr. Justice Joyce in 
the Chancery Division, relating to the right of a tenant for 
life to expend money upon an electric lighting installation. 
As is well known, a tenant of property who has only a life 
interest cannot exercise the eame powers or spend money upon 
improvements like an owner in feesimple. In the case under 
notice a tenant for life applied to the Court to be allowed 
to have sums paid out of capital for the purpose of improve- 
ments which included a complete electric lighting installation, 
and were made as the tenant alleged for the purpose of 
enabling the mansion house to be let. The installation 
incladed an engine room and an accumulator room, which 
formed an entirely new building ; a petroleum engine ; a 
dynamo and accumulators: cable connection with the 
mansion house, а switchboard and distributing fuseboard, 
branch circuit wiring, casing, branch switches, wall plugs, 
pendants, brackets and lamps. The total cost was £1,300. 
The Settled Land Act provides that authorised improve- 
ments include “ any additions to, or alterations in, buildings 
reasonably necessary to enable the same to be let.” Ina 
previous case (re Clarke’s Settled Estates, 86 L.T. Rep. 
653) it was decided by Mr. Justice Buckley that wiring in 
houses could not be allowed. Following the principle of 
that decision, Mr. Joyce said that Mr. Justice Buckley had 
taken a very decided view on the question of electric 
lighting expenditure, and though of opinion that the view 
there taken was a somewhat narrow view of the Act, yet 
having regard to that decision and to the great importance 
of preserving uniformity in these matters, he did not see 
his Way to come to a contrary conclusion. ‘The cost of the 
€ngine room and accumulator room was accordingly 
allowed, but not that of other matters. We venture to 
think that if the principle which decided this case is 
reviewed in a higher Court, a different result may follow. 
No doubt an engine room and accumulator room would be 
of considerable value in enhancing the letting price of a 
dwelling house, but that letting value would be considerably 
increased by the completion of the instalment. In answer 
to the argument that wiring and fixtures are not improve- 
ments, it is sufficient to say that they are practically 
Indestructible, and would increase the letting value fora 
humber of years, 


THE QUESTION OF THE “EARTHED” 
RETURN. 


IT was noticeable that the six papers presented to the Incor- 
porated Municipal Electrical Association at its seventh 
convention were all of a technical rather than an economic 


nature. 

Itis well that the particular experience of each municipal 
engineer should be expressed in respect to double-current 
generators, steam envines of the turbine type, high-pressure 
continuous current systems, and other means and methods of 
generation, but in all such zealous recommendations we 
snould not entirely lose sight of the main governing condi- 
tions—the commercial wants and requirements of the con- 
suming public—from which alone the demand originates, 
and through which it is maintained and developed. 

The paper ranzing nearest to any consideration of the 
wants of the “consumer” was Mr. H. Faraday Proctor's 
* Notes re Earthing," but this was worded mainly from 
the station engineer's point of view, and was also un- 
fortunate in coming next before Mr. J. F. C. Snell's 
paper on “Two and Three-Wire Distribution," which, 
labonring to make a favourable case for two-wire work- 
ing, strongly criticised the earthing of the middle wire 
of a three-wire system. Any engineer wishing to support 
Mr. Proctor's suggestion as to the general advisability of 
earthing, would feel ditfidence in so doing directly in face of 
Mr. Snell'a recriminatione. 

The“ earthing " question has now been before the elec- 
‘trical trade in a more or less acute form for a considerable 
period, and if the above papers had been read on separate 
occasions and each discussed from an all.round point of 
view, their consideration would perhaps have advanced us 
towards a definite solution. As we stand now, we are “no 
forrader.” We had Mr. Trotter, of the Board of Trade, 
admitting that carthing practice as already adopted in 
Germany was very different to what was allowed here, 
and asking for the opinion of English station engineers 
as to whether they would remain satisfied to earth 
at one point of the system only. None of the station 
engineers present seemed willing to grasp the nettle 
firmly, or to create an interest in the question by pointing 
out how greatly the commercial possibilities of electricity 
supply could be enlarged if the consumer were allowed 
to adopt an uninsulated, “ bare," ог if it must be so called, 
an “earthed” return in house-wiring work. 

Perhaps the supply station loads may be steadily increasing 
80 that engineers consider that they have their hands full 
enough in meeting this growth ; but are not some of them 
finding out that their expenditure on extensions is not 
gaining such & quick return as they anticipated ? Could 
not the cost of their mains extensions be considerably 
reduced, if they boldly considered the possibility of entirely 
doing away with insulation on the neutral conductor 
of a three-wire system, or the negative of a two-wire 
system ? 

We think there can be little question that from the trades' 
and commercial point of view, something is immediately 
needed to give a renewed impetus to the electric lighting 
field. We believe this“ something " to be an immediate 
development in and extension of the principle of “ earthing ” 
the return conductor. 

Supply stations should begin to put themselves into a 
position to touch upon a new field of custom ; the wealthier 
shopkeepers and householders have got their lighting in- 
stalled, and the requirement to-day is to cater for the far 
larger and more uniform field of those who cannot afford 
a large initial expenditure upon wiring. 

* Free wiring " and similar schemes have been introduced 
to meet these conditions, but sucli attempts are not proving a 
permanent success, and some means must be found'to reduce 
the first cost of wiring. 

The electrical contractor, in Ais field at least, due to com- 
petition in one form or another, finds work - and profits 
steadily decreasing, and bis very existence is becoming 
increasingly threatened and more difficult. 
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It is not too much to eay that the whole electrical supply 
trade is at this moment injuriously feeling the effect of 
the demand for cheap wiring, for there is an unwholesome 
cutting of prices insidiously arising amongst manu. 
facturers of wires, conduits, switches, lampholders, and 
other necessary fittings, whilst the commercial standing and 
stability of the wiring contractors themselves are steadily 
lessening. These conditions are distinctly marked out by 
the attempts of all sets of interests to amalgamate amongst 
themselves, and form “ associations” to provide mutual pro- 
tection against this interminable “ cutting tendency. 

To-day, wiring practice hes developed to the use of 
iwo insulated wires installed under some form of mechanical 
protection more or lees perfect according to the material 
employed and the manner of its erection. Practical: 
conditions controlling the variety of constructional methods 
have brought us to adopt some form of metallic piping ” 
or conduit. 

Withont discussing the relative values of the present 
systems of construction, it will not be disputed that the 
combined cost of labour with even the cheapest material, 
does, when using 7% wires, put electric wiring “out of 
court" in competition with the cost of a gas-fitting installa- 
tion. The enlarged field for electricity supply that we 
now wish to enter upon can mainly be secured by the 
pocket consideration of the general public. Should we 
continue to supply an electricity consumer through two 
insulated wires enclosed in an iron pipe, in face of the 
handicap that gas is served through an iron pipe alone ? 
With our present knowledge of earthed-outer * concentric 
wiring,“ and our increasing knowledge of “earthing " 
principles, can we not immediately save the expense of 
the insulation on one wire, and therefore decrease the 
size, and consequently the cost, of the enclosing тіре, 
and even do away with ore wire entirely and cmploy 
a suitable jointed pipe in the double capacity of current 
carrier and protector ? 

If house wiring could be carried out with a single 
insulated conductor, enclosed within and protected by в 
suitable metallic armouring, which also rerved as the return 
(uninsulated) conductor, installation would be simplified in 
respect to labour and ease of construction quite as much ав 
the first cost could be lowercd. 

We want a full discussion of the practice of “ carthing," 
with a view to adopting the principle of saving the 
cost of insulating the return wire, and Ks adaptability to 
the main cable and distributing systems at present, adoptcd 
by our supply stations. The possibility of introducing 
thereby new wiring methods which can at once combine 
safety, durability, and economy, might considerably influence 
that quicker commercial development which we all look and 
wait for. It is to be regretted that such a favourab.e 
opportunity for this discussion as the reading of Mr. 
Faraday Proctor's paper presented was not eagerly seized 
upon; however, Our columns are open to those who care to 
express their views on this important subject. 


— олтан 


PARLIAMENTARY. 


Mr. SgALE-HavsE'S TUBE COMMITTEE. 


Mr. SgALE Hayne, as chairman of the House of Commons Com- 
ynittee which inquired into the Charing Cross, Euston, and Hamp- 
stead Railway Hills, has presented the following report of the 
Committee:—' That it is not intended that the 1ailways should 
cross on the level any railway, tramway, tramrcad, or highway. 
That, in accordance with the instruction of the Houre of July 18th, 
the Committee had inquired whether the railway proposed to be 
authorised by the Bill would reriously injure Hampstead Heath, 
under which it ia to pase. Evidence has been adduced before the 
Committee by the promoters, and also on bebalf of persons appre- 
hending injury to the Heath, and the Committee were fully satistied 
that the Tall way would be constructed at such a depth and in such 
a manner, that all risk of tapping the wells, draining the soil, or 
destroying the verdure would b: obviated, aud provision has been 
made in the Bill, as submitted to the Committee, prohibiting the 
promoters from interfering with any part of the surface of the 
Heath, and the Committee were of opinion tat the powers sought 
by the Bill in relation to the said railway should 0з allowed. That 
reports from the Local Government Beard bad been referred to and 
considered by the Committee, but it appeared that amendments 
to give effect to the recommendations contained in such reports had 


been made in the Bills during their passage through the 

Lords. That a report from the Board of кс with Ee edid 
to the proposed utilisation of portions of the subsoil beneath 
Whitestone Pond and Hampstead Heath had also been referred to 
the Committee, but as already stated, it was proved to the Com- 
mittee that no injury would be caused to the surface of the said 
common or commonable lands. That, by the Bill, it is proposed 
to authorise the payment of interest out of capital during the con- 
struction of the railway, but it was proved to the Committee that 
the power to pay interest would facilitate the raising of the capital 
authorised by the Bill, and the Committee having found that the 
restrictions contained in the Bill are in accordance with Standing 
Order 167, recommended that the payment of interest not exceed- 
ing 3 per cent., as proposed by the Bill, should be allowed. That 
there are no other circumstances of which, in the opinion of the 
Committee, it is desirable that the House should be informed." 
Mr. Seale-Hayne further reported from the Committee :—" That 
they had examined the allegations contained in tbe preamble of the 
Bill so consolidated, and amended the same so as to make it con- 
sistent with the provisione of the Bill as passed by the Committee, 
and found the preamble so consolidated and amended to be true, 
and had gone through the Bill and made amendments thereto.” 


Sin Lewis Mclver’s TUBE COMMITTER. 


Tax Select Committee of the House of Commons, presided over by 
Sir Lewis McIver, resumed its deliberations on Wednesday of last 
week. 

Mr. Влгғоса Browne, who appeared for the London United 
Electric Railway Company and the Piccadilly, City, and North- 
East London Railway Company, appealed t» the Committee to say 
whether they intended to proceed with the consideration of those 
Bills now or in O:tober. He wou!d prefer that the Bill should be 
taken at once, and he believed they could be disposed of in the 
courae of four or five days. The two Bills could be taken together, 
and if the Committee would rit on Saturday he thought they might 
be concluded this week. 

Sir RALPH LirTLER. K C., said be was afraid that four or five 
days would not be sufficient to consider two such important Bills. 

The CHAIBMAN said that under the circumstances there was very 
little chance of finishing the Bills before the recess. The Committee 
thought it better not to commence their consideration now, but to 
postpone them until the House met in the autumn. | 

Mr. BAtroun Browne asked leave to contradict a statement 
which he understood bad been made. It had been stated in that 
room and in the Press that since leaving the House of Lords 
his clients had committed a breach of good faith and had raised 
their fares. He wished to say that such a statement was absolutely 
untrue. They had not raised a tingle fare, and he did not wish it 
to go forth to the public that they had done anything in breach of 
their obligations to the House of Lords. 

Sir R. LtrTLER said he bad not made апу suggestion as to the 
company having committed a breach of their obligations. He did 
state that the fares bad been raised, and according to his iostructions 
he would be able to make good that assertion. 

Mr. Влгғоов Browne said he could only protest against such a 
sta'ement, and when the proper time arrived he would be able to 
show the Committee that it was absolutely devoid of foundation. 

The CHAIRMAN: We will take note of your deovial. There is one 
matter we should like cleared up, and that is whether your attitude 
in offering no opposition tothe Brompton and Piccadilly Circus Bill 
is to be taken as indicating anything ke a further combine between 
the Yerkes and Morgan groups of Bills. 

Mr. BaLroun Browne said he was glad of the opportunity to 
etate that he Гай notbing whatever to do with the Yerkes group, 
and if his attitude inthe matter had led the Committee to imagine 
that he had, he wished to give it the most emphatic denial. Asa 
matter of fact his clients were antagonistic to the Yerkes’ promo- 
tions. They were deadly competitors to the District Railway 
Company, out of which Mr. Yerkes and his friends hoped to make 
all their money. | 

The CHAIRMAN intimated that Mr. Balfour Browne's Bills would 
be postponed until Parliament re-aseembled ia October. 

Sir В. LITTLER then addressed the committee in reference to the 
point raised by them on the Brompton and Piccadilly Bill, as to the 
agreement referred to by Mr. Yerkes, under which the Traction Co. 
undertook to guarantee 4 per cent. on the capital of the four allied 
companies, the Brompton and Piccadilly Circus, the Great Northern 
and Strand, the Baker Street and Waterloo, and the Charing Cross, 
Euston and Hampstead. Considerirg tbe very short time at their 
disposal, there would be very great difficulty in scheduling that 
agreement to the Bill, аз was desired by the Committee. In order, 
however, to get over the difficuity, and to meet ths wish of the 
Committee, they had prepared the following clause, which would 
meet the саве: —“ The company shall lease their undertaking to the 
Traction Company, and the last-mentiored company shall take on 
lease or work the same upon a rent, or upon a guarantee 
of dividend of rot less than 4 per cent. per annum on the 
amount of the debenture and share capital, but such power of leasing 
shall not ba exercisable until a certificate has beea obtained from 
the Board of Trade that the company have paid up one-half of the 
capital authorised to be raised by the Companies’ Acts of 1897, 1899, 
and this Act, and expended for the purposes of such Acts a sum 
equal thereto, and that the Traction Company have paid up one- 
half of their share capital.” They were perfectly ready to insert & 
similar clause in their other Bills. 

Replying to Mr. WHITELEy, Bir R. LITTLER said that any surplus 
profits over 4 per cent. would be divided between the Traction 

Company and the shareholders. 
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The CHaIRMAN said he thought the clause proposed by Sir R. 
Littler would meet their wishes. The Committee would like some 
further evidence on the financial aspect. They recognised that 
there was a solid £5,000,000 to be provided by the Underground 
Electric Railways Company, that could not be regarded as the 
capital of those undertakings, in so far that it was mortgaged for 
many purposes, but they looked on it as a very valuable asset. The 
one remaining practical point they wanted to have, either in binding 
form or attested in evidence by the parties, was the undertaking to 
place the stock. 

Sir R. Lrrrcer said that, in consequence of the questions raised 
by the Committee, in reference to the financial proposals of the 
Bille, Messrs. Speyer Bros. had sent Mr. Yerkes а letter in the form 
of a sealed undertaking, in which they stated that the Under- 
ground Electric Railways Company, which has entered into con- 
tracts to build the Brompton and Piccadilly Circus, the Great 
Northern and Strand, the Baker Street and Waterloo, and the 
Charing Cross, Euston and Hampstead Railways. was formed under 
our auspices, and has a capital of £5,000,000, the whole of which 
has been subscribed at par by substantial persons well known to us. 
Thirty per cént. has been paid up in cash, and 10 per cent. is due on 
August 18th, the balance being available as it may be required. 
Parliament is asked to give capital powers in respect of these four 
undertakings of £3,844,000 debenture stock, and £11,536,000 
ordinary stock. We have no hesitation in saying that, with these 
capitals at our command, we and our associates undertake to raise 
all the money necessary to complete the lines under discussion." 
He (Sir R. Littler) did not think the Committee would desire any- 
thing stronger than that, but he would call Mr. Edgar Speyer to 
speak as to the capabilities of the firm to find the money. 

Mr. Ерслв SPEYER was tben called. Не said he was senior 
partner in the firm of Speyer Bros., of London, and he was also a 
partner in the firm of Messrs. Speyer & Co., of New York and 
Frankfurt. He and those associated with him were ready to under- 
take to furnish sll the money necessary to build and equip the four 
underground electric railways referred to in their letter. They 
had satisfied themselves that the lines could be constructed on the 
estimates which had been put before the Committee. The esti- 
mates amounted to £15,000,000, but they had at their disposal 
£20,380,000, which gave them £5,000,000 as a reserve to be used in 
case of contingencies arising. His firm and those associated with 
them contemplated taking up and placing the whole of the stock 
and debentures, and he believed that the £15,000,000 would be 
subscribed by the public on the strength of the 4 per cent. 
guarantee. 

The CHarRMAN: We are quite willing to take Mr. Speyer’s word 
in this matt«r. Your firm, Mr. Speyer, and your associates con- 
template taking up and placing the whole of the shares and deben- 
tures of these undertakings ? 

The WrTNESS: We do. 

on Speyer Bros. mean to go through with it ?—Yes, certainly 
we do. 

Replying to Mr. G. WuirELEY, the WiTNESS said that if the 
public did not subscribe the £15,000.000 he and his friends would. 

This concluded the case for the Bill, and after the Committee 
had consulted in private, the Chairman said the Committee had 
decided to find the preamble of the Bill proved on condition that 
the following clause was inserted :—*" If, within 12 months from 
the framing of this Act, the company shall have failed to sub- 
stantially commence the construction of their railway, and such 
failure shall be due to any cause within the control of the company, 
the powers of the company under or as extended by this Act shall, 
at the expiration of that period, cease and determine, and the certi&- 
cate of the Board of Trade as to whether or not the said railway 
has been substantially commenced, or any failure to commence the 
same has been due to a cause within the control of the company, 
shall be final and binding.” 

Sir R. LITTLER, on behalf of the promoters, expressed his willing- 
ness to accept such а clause. The Committee then adjourned. 

On Thursday of last week the Committee held a final sitting to 
consider and adjust the clauses of the Brompton and Piccadilly 
Circus Railway Bill. 

Bir Клгрн LirrLER, K.C., on behalf of the promoters, submitted 
a clause to carry out an agreement which had been entered into 
with the London United Electric Company with regard to the 
point at which the two companies’ lines are to cross one another at 
the northern end of Sloane Street. The clause was to the effect 
that if the London United Company's Bill was sanctioned by 
Parliament the Brompton and Piccadilly Circus Company should 
not deviate theirline to any greater extent than 3 ft. downwards 
from the level shown on the deposited plan at the point of crossing, 
and that a clear space of 5 feet should be left between the 
tunrels of the two companies. 

The counsel decided to insert this clause in the Bill. They 
however refused to accept a clause under which the promoters 
wished to provide for joint stations in Piccadilly. They decided 
that each company should have separate stations, but, that subways 
mving the public access to the oppoaite stations should be con- 
structed at the joint expense of both companies. 

Sir Оосагав Fox was then called and explained on the plans an 
Arrangement arrived at with the engineers of the London United 
Company, by which the promoters of the Brompton and Piccadilly 
Railway agreed not to deviate more than 10 feet in the construction 
of tte new lines, or more than 15 feet in the authorised lines. 

A clause to this effect was added to the Bill. 
dup ATKINS, as representing the London County Council, asked 
D tlie clause exempting railway buildings from the provisions of 

^e Building Act should not apply in this case and the Committee 
acceded to the application. 

Sir R. LITTLER called the attention of the Committee to the clause 


in the Bill dealing with workmen's tickets by which such tickets 
were not available for the return journey uutil after mid-day. He 
said that that clause had been inserted. because it was found that a 
large number of persons other than working men, tradesmen and 
others, used workmen's tickets in the early morning and returned 
sometimes at 9.30 o'clock when the trains were full They wished 
to stop such a manifest abuse of the tickets. The workmen's tickets 
were only available on the day of issue. 

Mr. ATKINS said that the London County Council were agreeable 
to limit workmen's tickets to the day of issue, but they should be 
available to return by any train. If the clause was allowed in the 
form it now stood it would be the only one of the kind passed this 
session, and he submitted that the Committee ought not to accept it 
without very special reasons. 

Sir A. LITTLER said that no bond fide workman would be injured 
by the clause, which he would remind the Committee was to be 
found in all the Bills of the old railway companies. The North 
London Company carried nearly 12 million workmen a year, and 
they had such a protective clause. 

The CHAIRMAN said the Committee had decided to accept the 
clause a8 proposed by the promoters. 

Mr. ATKINS next asked for the insertion ofa clause providing that 
the company should not commence the construction of any building 
on their scheduled lands without first giving notice to the London 
County Council of their intention to do so, and the company might 
at any time within three months require any part of such lands to 
be thrown into the public roadway and footway to such amount 
and on such terms as an arbitrator might decide. The clause 
further provided for the prohibition of the enclosing of any land 
which abutted on a public road and had been acquired by the 
company, but which they were unable to build on. 

Mr. FITZMAURICE, the chief engineer of the County Council, gave 
evidence as to the necessity for this clause, if the Council were to 
take every opportunity that arose of making improvements with a 
view of increasing the value of the public thoroughfares. There 
were, he said, several of the sites which the company had acquired, 
where, in the opinion of the Council, it was desirabie that street 
improvements should be made. One of those was at the point 
where Bow Street and Endell Street joined Long Acre, and the 
other was the alternative site for the proposed Long Acre station, at 
the corner of James Street. 

Mr. Үосхс, the chief valuer to the London County Council, gave 
similar evidence, and said it had long been the intention of the 
Council to carry out street improvements at the corner of Bow Street 
and Endell Street, Long Acre. 

Sir R. LITTLER said the company were desirous of doing every- 
thing they possibly could to meet the wishes of the County Council, 
but ifthey were to construct the line at all, they could not possibly 
surrender the Endell Street site. On behalf of the promoters, he 
would agree to use the James Street site, and give an undertaking 
that they would make over to the County Council such land as they 
might require for street improvements on pro rata terms. 

This was agreed to. 

A request from the Cyclists' Union, asking for the insertion of a 
clause making it compulsory upon the company to provide accom- 
modation for a certain number of bicycles, was refused by the 
Committee. 

The remaining clauses were then adjusted, and the Bill as 
amended was ordered to be reported to the House for third 


reading. 


City and Brirton I:ailway.—The City and Brixton Railway Bill 
which authorises that company to abandon certain authorised por- 
tions of their undertaking and to extend the time for compulsory 
purchase of land, «c., was before Earl Morley's Committee on Un- 
opposed Bills on Wednesday last weeb, and was ordered to be 
reported to the House. 

Electric Light Provisional Orders (No. 7) Bill.—This Bill, which 
confirms orders granted by the Board of Trade to the dis- 
tricts of Bedlingtonshire, Chepstow, Cowes, Hitchin, Morpeth and 
Ashington, Pokesdown, Slough, Stevenage, Tadcaster and district, 
Traefriw and West Riding, came before the chairman of Ways and 
Means in the House of Commons as an opposed measure on Tuesday 
last week, and the preamble having been formally proved, the Bill 
was ordered to be reported to the House. 

Electric Light Provisional Orders ( Хо. 8).—This measure was before 
the House of Commons Committee on Unopposed Bills on 
Wednesday, and the necessary proofs having been given, the Bill 
was ordered to go forward. It confirms electric lighting orders at 
Bermondsey and Rotherhithe, Stoke Newington and Woolwich. 


Induction Coils for Automobiles. —What are our 


. manufacturers of such appliances about, to permit English-made 


coils to acquire an unenviable reputation for lack of reliability ? 
There is nothing experimental or mysterious about the manufacture 
of induction coils; the only new requirements are that they shall 
be waterproof, rortable, and certain in operation. Surely these 
conditions can be met as readily in this country as abroad, and we 
hope that the present reproach will be speedily removed. We 
understand that the failure of the English coils to work well at 
high speed severely handicapped. the Napier car, and was at the 
root of the breakdown of the Wolseley car in the race for thc 


Gordon-Bennett Cup. i 
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GLASGOW CORPORATION TRAMWAYS 
ACCOUNTS. 


THE accounts for the year ending May 31st, 1902, bave just been 

issued in the form of' a report to the Corporation. The principal 
items of revenue and expenditure are as follows :— 

Revenue Revenue 

1901 —C2. per mile. 1900 -01. per mile. 


Total receipts £614,413 11 90d. £489,469 11 89d. 


Passengers carried 163, 678.190 132.557.724 
Mileage m 12,615,021 9,574,545 
Lines measured on single 

track og s ss 1034 85 
Average cars per day of 16 

hours  ... Р Ве 36541 322:02 
Expenses, including de- 

preciation £405,103 7514. £401,539 
Gross balance £209,310 £57,629 
Percentage of working ex- 

penses to gross receipts 65°93 


POWER EXPENSES aT POWER STATION AND SUB-STATIONS. 


1901 02. Per moe Per xw.-hour. 
£. 5. ‘ d 

Salaries and wages . 9,651 14 4 194 3 

Fuel ids ae |. 7,952 14 10 16 18 

Oil, waste and supplies... 1,445 8 11 03 033 

Water and gas des 853 15 8 017 '02 

Disposal of ashes 885 207 11 3 'C04 005 

Miscellaneous 22 110 8 7 "002 002 

£20,221 13 7 41 46 
TRAFFIC EXPENSES. 
£ s. d. Per mile. 

Salaries "A 7 is 4,424 17 4 089 

Motormen, &c. РЕА : 123,676 7 O 2:49 

Cleaving cars, oil, &c. - 39,942 » 10 498 

Accident insurance 5,907 11 0 19 

Miscellaneous 1,657 15 4 '03 

£160,668 13 6 3:23 
REPAIR EXPENSES. 
| £ s. d. d 

Permanent way... As А 13,677 3 9 28 

Cars io. oe ds eats 16,479 8 5 331 

Other repairs to stations, uni- 15,885 7 11 319 
forms, & c. 

Permanent way renewal fund 43,052 11 11 87 
at rate of 4450 per mile of 
single track. 

Depreciation allowance тт 66,901 7 З 1:34 

£155,995 19 3 334 
Net REVENUE ACCOUNT. 
1901—1902. Per mile. 
£ s. d. d. 

To Govan for lease of tramways 5,057 3 10 096 
„Glasgow Corporation — in- 54,282 17 10 1°03 

terest on advances. 

To sinking fund m — 36974 15 9 7 
„Glasgow common good  ... 12.500 0 0 "24 
„General reserve fund TN 100,495 6 11 1:91 

£209,310 4 4 3 98 
GENERAL ExPENSES. 
1901—1902. Per mile. 
А & s. d. d. 

Salaries and wages 5,61 9 10 11 

Taxes... 8 T 15,298 8 10 31 

Property and income-tax 3.757 6 5 '075 

Fire insurance ... ag Р 1,420 1 10 03 

Friendly society contributions 2,120 5 1 042 

Allowances to Reservists’ de- 135 12 9 'C03 

pendents. | 

Miscellaneous, including sta- 9,996 1 11 2 

tionery and printing, 
auditor’s fee, law expenses, 
rent of offices, Parliamentary 
and deputation expenses. 
£38,159 6 8 770 
CAPITAL ACCOUNT. 
1901-—1902. 1900—1901. 
£ s. d. £ t. d. 
2,041,035 19 0 1,793,934 8 1 
Less depreciation and general 156,430 6 5 


reserve fund. — — — 
Total amount borrowed .. £1,884,605 12 7 
Unexhausted borrowing powers 201,885 18 7 


... £2,086,491 11 2 


— — «eee ae 


Net borrowing powers... 


From the Committee's report it appears that everything is work- 
ing satisfactorily. The main engines at Pinkston have now been 
tested, but the engineer’s report has not yet been completed. 

The International Exhibition of last year created a very large 
traffic. 

The average length of the 4d. stage is slightly over 5 i 
That of the 1d. stage is 2°32 miles. id а 

А new type of fender is being gradually introduced on all cars to 
dau the Board of Trade, also a Newell electro-magnetic track 

rake. 

Comparison cannot be made with this year's working, ss last 
year's returns are mainly for horse haulaze; but it would appear 
that the working expenses show a saving of 2d. per mile in favour 
of electricity. 

There are still some miles of double track to be equipped under 
the 1901 Act. 

The average total revenue per car-mile was 11:69d. 

The average fare per passenger was 90d. 

The average number of passengers per car-mile 12:97. 

Number of cars in stock 536. 

Average expenses per car-mile, including depreciation, 7 71d. 


\ 


LEGAL. 


Tre ATTORNEY-GENERAL v. THE BOURNEMOUTH CORPORATION. 


In the Court of Appeal on Tuesday, before Lords Justices Vaughan- 
Williams, Romer and Mathew, the case of the Attorney-General v. 
the Bournemouth Corporation was mentioned by Mr. ASQUITH, 
K.C. Learned counsel eaid the matter bad been recently before 
their Lordships, and the question raised was whether the Corpora- 
tion of Bournemouth had substantially commenced certain tram- 
ways within the period mentioned in the Act of Parliament. The 
Court decided that they bad not, and granted an injunction re- 
straining them from continuing to work the tramways or to con- 
struct those not yet completed. The Corporation had been advised 
to appeal from that decision, and were about to appeal, and the 
only question now before the Court was as to tbe terms on which 
matters could go on in the interim. One of the tramways bsd been 
actually completed and was at work, and obviously it would be a 
great public inconvenience if its operation was to be suspended until 
the result of the appealto the House of Lords was made known. 
His learned friend, Mr. Warmington, K.C., appeared on the other 
side, and he did not think, subject to their Lordships' consent, that 
much difficulty would be raised in arranging terms by which the 
operation of the injunction would be suspended pending the appeal. 
Of course the appellants would undertake to prosecute the appeal 
with all reasonable dispatch. 

Mr. WARMINGTON faid he was acting solely in the interests of the 
relators, the Poole Electric Construction Company, whose special 
interest was with respect of tramway No. 6. Their time, within 
which to construct that tramway, by Act of Parliament, commenced 
on August 2nd in that year, but obviously, it was not to the 
advantage of anybody that the same tramway should be twice 
constructed, and he suggested to his learned friend and he sub- 
mitted to the Court, that as a term of suspending the operation of 
the injunction with regard to No. 6 tramway, they should under- 
take, if the injunction stood, to sell them that tramway at the cost 
of the construction of the permanent way, and of the overhead 
equipment. That would not do the defendants any harm, on the 


' contrary, because if the decision of the Court of Appeal was upheld. 


they would have to take up the line and it must be to the advantage 
of the ratepayers that instead of taking it up they were repaid the 
cost of construction. 

Lord Justice WILLIAMS said that seemed a reasonable offer. 

Mr. WARMINGTON: We don’t want to take their stations or any 
thiug of the kind. 

Lord Justice Romer said it wculd be an advantageous arrange- 
ment if the appeal failed. 

Mr. AsQUITH said he did not think it an unreasonable offer, but he 
should like to mention this. The Corporation, as regarded the other 
tram ways—for there were a number of others involved in this case— 
contemplated applying to Parliament to extend the time during 


‘ which they could make them, so as to put right the defect which: 


was made, and they did not wish their assent to any such under- 
taking as was now asked for to prejudice them in their application 
to Parliament. 

Lord Justice Комьв: It ought to be without prejudice to any Act 
of Parliament passed for that purpose. 

Mr. WARMINGTON said he rather objected to the motion that the 
Court recognised that their decision could be upset by Parliament. 
He did not think it would be regular and, indeed, it would really 
be depriving the plaintiffs of the benefit of the decision, for it 
might be represented to Parliament that their Lordships had really 
suspended their judgment. His learned friend could apply as 
much as he liked, but their Lordships' decision ought to be 
enforced. 

Mr. AsQUITH said all he wanted to guard against was that if the 
Corporation were advised to go to Parliament, it might not be eaid, 
„Oh, you have given an undertaking to sell this tramway in the 
event of the House of Lords upholding the decision of the Court 
of Appeal to the relators, therefore you are not entitled to come 
here and ask for statutory sanction." That was all he wished to- 
guard against. 

Lord Justice Romer: Is there an injunction in this matter? 

Mr. WaABMINGTON: Yea 
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Lord Justice RomER: Why cannot you suspend the injunction 
until the hearing of the appeal to the House of Lords, leaving you 
to arrange terms ? к 

Mr. WanMINGTON: Тһе danger to us is that our time is running, 
and we can do nothing. We have only got a year to construct, and 
if vour Lordship's decision stands we are at liberty now at once to 
construct this tramway. 

Lord Justice Romer: I don't know that the Court would be 
expressing any opinion by simply saying that the undertaking is 
to be without prejudice to any application to Parliament. 

Mr. ASQUITH: It cannot possibly prejudice my learned friend. 

Mr. WanMINGTON: Your Lordsbip's remarks will be daly noted, 
and that, perhaps, will answer our purpose. 

The Court then made the following order :—The operation of the 
injunction to be stayed pending the appeal to the House of Lords 
upon the appellants undertaking to give notice at once and prosecute 
with diligence their appeal; the defendants also undertaking that 
in the event of the House of Lords affirming the decision of the 
Court of Appeal, they will transfer to the relators the tramway 
No. 6 upon the terms of the plaintiffs paying to the defendants the 
reasonable cost of the construction of the permanent way and over- 
head equipment; in case of differences such cost to be settled һу 
arbitration; the order to be without preiudice to any application in 
the meantime to Parliament bv the defendants." 

The Court directed the appellants to pay the costs of the appli- 


cation. 


WRIGLEY v. THE WINDERMERE DISTRICT ELECTRICITY SUPPLY 
COMPANY. 

Is the Chancery Division of the High Court of Justice on 2nd inst., 

Mr. Warrington, K.C., said that the case had been settled. The 

terms were simply that the action was withdrawn aud the 

defendants pay the cost of the motion. 


Exvectric Lamp REGENERATING COMPANY, LivITED (PETITION OF 
HOWARD AND JONES AND ANOTHER), 


Tuis matter came before Mr. Justice Buckley in the Winding-Up 
Court on Tuesday. It appeared from the statement cf Mr. 
Astbury, K.C., that this was a petition presented by creditors for 
the compulsory winding-up of the company, and no evidence was 
filed in opposition. Last week a Mr. Milne had given his personal 
undertaking to pay the debts of the petitioners, and of the creditors 
and the costs, and also the costsof the provisional liquidator, but 
that undertaking had not been carried out. Since the petition was 
presented, another petition was on the point of being filed, and the 
creditors agreed to release Mr. Milne from bis undertaking. 
His Lordship made a compulsory order. 


BUSINESS NOTES. 


Catalogues and Lists. —MESSRS. Scorr & HODGSON, 
Ітр., of Guide Bridge, have sent us two illustrated sheets showing 
some of their gearing work. One depicts a 17 ft. 3] in. diameter 
spur wheel, with cast-iron centre and steel rim, and forged pinion, 
4 ft. 31 in. diameter. The other shows the cast steel spur rim in 
one piece. Both of the wheels were cut by special machinery, 
capable of dealing with wheels of any diameter up to 26 ft., aud 
both are 7 in. pitch x 30 in. wide. 

Messrs. Н. V. Kramer & Co. have issued a fully illustrated 
catalogue, divided into three sections:—(1) Electric drilling 
machines; (2: Transportable electric motor drills and accessories; 
(3j Electric machine tools. The pictures show the application of 
electric motors to a large variety of driving operations. 

Messrs. Tancyrs, Lrp., of Cornwall Works, Birmingham, have 
sent us а copy of their No. 50 catalogue, in which a large number 
of tirst-class illustrations of their hydraulic machinery are published, 
together with some neatly arranged descriptive matter. 

MESSRS. JOSEPH ADAMSON & Co., of Hyde, Cheshire, have issued 
а revised and enlarged edition of their pamphlet descriptive of 
modern electric travelling cranes. Numerous excellent photo- 
graphic illustrations show engineering works and foundries in dif- 
ferent parts of the country where Adamson's electric cranes are in 
use. Most crane users will be interested in the list, of which they 
an obtain а copy on application. 

Messrs. Reiss & MARTIN, A. G., of Berlin, send us a well got-up 
catalogue of their machine tools, which inclu:le presses for hand or 
power, lathes, screw cutting and tapping machines, drills, sheara, 
saws, &c., in great variety. 


Electrical Catalogues Wanted. — Messrs. S. C. 
Farnham, Boyd & Co., Limited, engineers and ship builders, of 
Shanghai, China, having added an electrical department to their 
pusiness, would be much obliged for catalogues and terms from 
manufacturers of and dealers in electrical supplies and accessories 
of every description. 


Prize.—At the Tunbridge Wells show last week a First 

Prize, with Silver Medal, was awarded for Messrs. W. II. Willcox 

and C>.’s collection of Willcox semi-rotary patent double and quad- 

ruple-acting pumps, Record“ convertible pumpe, patent wire-bound 

ction and delivery hose, Penberthy patent injectors, and their 
X. L.“ ejectora, &c. 


Electrical Wares Exvorted. 


WEEK ENDING Аса, 6th, 1901. 


Adelaide жж .. Value £153 
» 'l'eleg. wire .. ve uU 
Alexandria. 2% ae 2 37 
Alnsterdam .. is * "E nt) 
Bangkok .. M as EN ч; 
seira. Teleg. mat. sie ss 1% 
Hombay AN we ste sa. 122 
Buenos Ayres - TA ss “7 
э» Teleg. wire „ 
Calcutta "d А .. 153 
AA Teleg. wire .. .. 10 
Cape Town.. = - „ li 
d Telez. mat. ££. 843 
Chinde e 88 x - 25 
Christiania, Teleg. wire vd 41 
Colombo . ВЕ ja eO 193 
Copenhagen а е . . 3,1233 
T Teleg. cable .. 519 
Durban ss А МЕ e. 208 
East London. Telcz.mat.  .. 2,018 
Gibraltar .. 25 RS Se 13 
Gothenburg sa p» n: `0 
Haiitay ә Р s TS 171 
Hamburg .. aie св E a 
Hong Kenz.. a i ic 30 
Kobe. Teleg. cable Ji oe AEG 
Labuan, Telex. mat. m 02 
Madras -— к à Si 17 
Malaca ys s v 2 31 
Melbourne a ee ee 50) 
M Teleg. mat... .. dti 
Moji . He gs - аб 50 
Montreal. Teleg. cable .. us i 
Na«as4Ahi  .. M ss . . 377 
Ostend die а 33 = 55 
Penang ES T Ms ee EU 
„ Teles. cable s .. 397 
Port Elizabe*h  .. Ир" „ Po 
Quebec, Telee. cable... .. 9,201 


Rio Janciro. "eleg. mat. да 15 
Santander .. А2 sud Р 
Shaneual .. . 120 


Stockholm. Teleg. wire ae 241 
" Teleph. cable .. 60 
Bydney jx А iis .. d- 
А Teleg. wire 5s — 37 
Yokohama .. M is . . 8.5148 
Total ete £25,573 


Foreign Goods 


Antwerp. Elect. apparatus Value 4/0 


Total ee oe E 


WEEK ENDING Аса. OTH, 1902. 
Alexandria .. ae .. Value £158 
Amsterdam РЕЧ ae . ө ee 

Ant werp oe ee ee ee 
Boca. Teleg. mat. Si .. HMI 


Bombay b ae 94 
Boston se 255 Sx А 0 
Buenos Ayres. Teteg. mat. `0 
а Teleph. mat... 639 
Calcutta we a sS . 710 
is Teleg. wire „ 102 
Cape Town 97 "ES ee ee „к 
Channel Islands .. 2 - 18 
Christehurch i E" 6 


Colombo. 60 tons teler. wire = 
Copenhagen. Teleg. wire „ 


Durban КР T ys ee 1,027 
" ‘Teleg. mat. s% . 780 
Fremantle .. xe sa ee 1.099 
T Teleg. mat. .. ge 2,215 
Gothenburg Ме - oe 1584 
" Teleph. cable .. 410 
Halitax. Teleg. cable .. .. UAM 
Hamburg. Teles. шаб... ak 20 
Hong Kong. - ss e 160 
Houolulhi ee ee ee ee “0 
Li-von . oe ee ee 10 
Madras xis v od zs 16 
Nagasaki... zs ae ee 67 
Odessa a x $e is 1^n 
Port Elizabeth iw xis .. 2,000 
Гло Grande.. е se s 18 
St. Petersburg xx T. ee 95 
A Teleg. wire .. 14 
Santos os 34 vs 26 22 


Shanghai ee ee ee ee 61 


Singapore .. “ж os oe 40 
Stockholm. | Elec. cable os 20 

+ Teleph. cable . 174 
8vdnev - s vs 8 
Vera Cruz. Я ә $2 18 
Wellington). ee - e 0163 


Zanzibar  .. xs ds „ 120 


Total eo £13,955 
Transhipped. 
Cologne. Elec. instruments Value 411 
Durban. Telephones . eo 289 
Ghent. Elec. machinery Sm) 


Hamburg. Elec. light apparatus ыз 


Total .. £1,183 


Chloride Works.—The members of the Industrial 
Health Hygienic Section of the British Medical Association, at the 
combined invitation of the Chloride Electrical Storage Company, 
Limited, and Messrs. Pilkington’s Tile and Pottery Company, 
Limited, Clifton Junction, near Manchester, visited the works of 
tbe two firms on Wednesday, 30th ult., for the purpose of inspecting 
fhem, and more particularly the provisions and preventatives 
employed for dealing with lead poisoning and the systems of 
periodical examination which are voluntarily adopted by both firms. 
The visitors, among whom were Dr. Whitelegge, H.M. Chief 
Inspector of Factories, Mr. Richmond, the superintendent inspector, 
Dr. Oliver, the (iovernment expert, Dr. Glibert, Chief Medical 
Inspector of Factories of the Belgian Government, and Major E. M. 
Roe, Inspector of Factories, were entertained at lunch by the two 
firms at the works of the Chloride Company, between 50 and 60 


member: of the Section being present. 


The chair was taken by 


Dr. F. H. Bowman, of the Chloride Company, supported by Mr. 


Charles Pilkington, of the Pottery Company. 


After luncheon the 


respective works were inspected throughout under the guidance of. 
Mr. Grindle on behalf of the Chloride Company, and the Messrs. 
Burton for the l'ottery Company, the ‘Visitors manifesting a keen 


interest in all that they saw. 


Birmingham Tramways.—In the Chancery Division 
of the High Court of .lustice on Saturday, Mr. Thompson 
applied to Mr. Justice Joyce to sanction a petition to extend the 
memorandum of association of the Birmingham and Midland Tram- 
ways, Limited, which was formed to construct tramways in the 


neighbourhood of Birmingham. 


The company desired power to 


purchase, take, or lease, any land through or over part of which tne 
company proposed to construct a tramway, power to gencrate and 
supply electricity for all public and private purposes, and to carry 
on business as electricians aud electrical engineers or contractors, 
The learned counsel said that the power to supply electricity by 
tramway companies was now being taken in various parts of the 
country. Мг. Justice Joyce was satisfied the petition was reasonable 


and sanctioned it. 


Electric Driving at Thornaby.—Messrs, W. Whitwell 
and Co. Limited, of Thornaby-on-Tees, are adopting eiectric 
driving for their works. Two generating sets of 250 н.р. each will 
be initially installed, whilst provision will be made in the engine 


house for a third. 


The engines will be of the Belliss quick-revolu- 


tion type, and they will be coupled direct to Pieper multipolar 
compound-wound dynamos, working at a pressure of 240 volts. Те 
whole of the six existing steam wharf cranes will be converted to 
electrical driving, and motors will be applied to straightening 
machines, sheara, punch, and overhead traveller in the mills. In 


addition to this, the whole of the shops, comprising fitting, smiths’, 


roll turners’, aud joiners’ shops, will be driven, as will also the 
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testing machine, a slag stripping machine, a mortar mill, and power 
hammer. The whole of the lighting of the works, including blast 
furnaces and mills, will be done by means of 40 arclamps and over 
400 incandescents. We understand that Mcssrs. Warren, Beattie 
and Co., Limited, of Middlesbrough, have the whole of the contract 
in hand. Messrs. Warren, Beattie & Co. are sole agents for the 
North of England for the Pieper dynamos and motors. 


Glasgow Infirmary.—In Glasgow Royal Infirmary last 
week a splendidly equipped electrical pavilion was inaugurated, 
The new building consists cf four rooms, and the electric supply is 
procured from the mains of the Corporation. Three complete sets 
of Finsen's light apparatus for the treatment of lupus and other 
affections have been provided, and a special installation has 
been fitted up for the treatment of nervous ailments. The X-ray 
department has been refurnished, and the best apparatus for localis- 
ing foreign substances in the body has been added. А large and 
powerful electro-magnet for extracting metallic material which has 


got into the body has been included, as well as electric drills, saws, 
trephines, &c. 


London Electrical Contractors’ Association,—At 
the general meeting held on Tuesday, July 29th, at Anderton's 
H tel, Fleet Street, Mr. W. R. Woodward, the retiring President, 
delivered an address brietly touching upon tbe various matters 
which had engaged the attention of the Committee during the first 
year of the working of the Association, stating that the objects of 
the Association had been fully adhered to, and that s»vcral cases 
of dispute which bad been brought forward by members had been 
satisfactorily adjusted. He also referred to the endeavpurs of the 
Institution of Electrical Engineers to establish a uniform standard 
specification, and brie!!y referred to negotiations which the Associa- 
tion had in progress with the Institution of Electrical Engineers 
and the Royal Institute of Architects as to the obtaining of goods 
for clients at preferential trade rates to the detriment of the elec- 
trical contractor carrying out installation work. He said that no 
further progress had been made with the National Manufacturers' 
Association, as they in turn were occupied with the endeavour to 
bring in the allied Manufacturers’ Associations, viz, Plant and 
Cable, and within a short time it was hoped that the Manufacturers’ 
Association would reply to the recommendations placed before them 
by the Contractors’ Association, Workmen's certificates and muni- 
cipal trading were also briefly referred to by the President, who 
informed the meeting that on account of the pressure brought to 
bear, the Glasgow Corporation had deleted the clauses in their bill 
before Parliament, asking for powers to undertake installation work 
and other forms of electrical trading. Mr. Woodward also in- 
formed the meeting that evidence was being collected concerning 
other municipalities, and in the near future it was hoped to bring 
pressure to bear upon these municipalities with similarly successful 
results. In conclusion, he dwelt upon the fact tbat the whole of 
the contractors in the United Kiugdom had been brought into 
line, ani that this bond of union established by common 1uterests 
was becoming closer, increasing in strength and etlectiveness daily. 
Mr. Woodward then welcomed Mr. Rasbleigh Phipps, the newly- 
elected President, to the presidential chair, expressing the convic- 
tion that the best possible choice had been made by tlie members 
in appointing him their new President, under whose guidance the 
Association was bound to increáse in usefulness and to command the 
respect and attention of all branches cf the electrical profession.— 
Mr. Rashleigh Phipps, who was received with applause, referred to 
the lack of interest shown by many members of tne Association by 
their not being present at the mecting. He briefly outlined the 
points which should command the attention of the Association 
during the year, drawing attention to the probable serious results 
of trading by municipalities in competition with their own rate- 
payers, and also adverting to the waut of good feeling which had 


‘hitherto existed between electrical contractors, aud to the rapid 


breaking down of such impressions caused by the Ass ciation bring- 
ing home to the minds of members the unity of the objects of con- 
tractors for the common advancement of the trade. The President- 
elect also referred to what he regarded as the ideal consulting 
engineer, i. ., the man who held the balance equally between his 
client and the contractor, and who did not attempt to secure advan- 
tages for the former at the expense of the contractor. Мг. Phipps 
also referred to а roposal for establishing a permanent committee 
to deal with all questions which might arise with manufacturers 
and consultants, which had the approval of the meeting.—Mr. E. L. 
Berry, at the invitation of the President-elect, contributed a short 
address, and recommended the Association not to attempt too 
much, but to go forward with one or two definite objects and 
secure those objects, thereby preventing the risk of attempting too 
much and accomplishing little. A discussion arose re the social 
side of the Association, and the probability of still further break- 
ing down the prejudice which contractors have hitherto had 
against one another, and a recommendation was passed to the Com- 
mittee to consider the possibility of arranging a monthly meeting 
of members, and an annual conversazione in addition to the 
banquet, or other social function calculated to bring members 
closely into touch.—Mr. W. Duncan submitted a curve which he had 
prepared from recent tendering of contractors, showing an extra- 
ordinary disparity in prices, with the result that invariably the 
successful tenderer, when the lowest tender was accepted and ti.ere 


was any great disparity in prices, was the contractor who had made 
a mistake in his price. 


New Magazine.—Pusiness Illustrated is the title of a 
new shilling “ unconventional magazine review," being issued by 
the Biehoprgate Press, of 44—47, Bisbopsgate Without, Е.С. 


Spain.—The electricity meter known as the * Nulcein,” 
of the Compagnie Continentale pour la Fabrication des Compteur 4 


Gaz et autres Appareils, of Paris, has been officially approved for 
use in Spain. 


ELECTRIC LIGHT AND POWER NOTES. 


Rirkdale.— On Fridav last the new generating station 
of the Birkdale District Electric Supply Company was formally 
opened. A large number of officials and intiuential residents 
attended the opening ceremony. Mr. J. S. Haworth, XI. I. E. E., 
chairman of the Birkdale District Electrice Supply Company, 
Limited, addressed them briefly. The first step taken in connection 
with the establishment of the station, he said, was by the Birkdale 
District Council in 1898, when they obtained Parliamentary powers 
tocarry out the work. They did not, however, exercise those 
powers, but in 1901 transferred them to the Birkdale District 
Electric Supply Company, with the apprqval of the B. of T. 
They had in the engine house three engines and dynamos of 110 xw. 
each, sutlicient to enable them to burn about 3,500 lights. 

The current was then switched on by Miss Weld Blundell, and 


the guests proceeded to inspect the machinery and battery room. - 


They then adjourned to the Palace Hotel, Birkdale, where luncheon 
was served, Mr. J. S. Raworth presiding. 

After the loyal toasts, the chairman proposed the toast of the 
U. D.C. of Birkdale.” Exactly 12 months that day, he said, they 
met to celebrate the opening of the Southport electric tramways, 
and 12 months before that they met to inaugurate the Southport 
tramways. His own experience of Southport went back much 
further. It was about 22 years since his first installation of the 
electric light in Southport. 1t was not a very large one : it was one of 
only one lamp, and that one lamp was far more interesting than any 
they had that day, because it was continually going out. The 
U. D.C. obtained the order in 1898 to instal the electric light, and 
when his company came along and said: — You have got some- 
thing that you don’t know what to do with,” and they said, We 
have,” the company said, Very well: we are the men for you," 
and they bad not great difficulty in making a bargain. The result 
was that within the short space of five months, the work had been 
accomplished, and the engines were running. He desired to record 


_ the thanks of the company to the engineer, Mr. Bentham, and to 


the contractors, Mr. Browett and Mr. Durstield, for the admirable 
manner in which they had tried to meet the views of the company. 
They would charge 7d. for the first hour's use of the maximum 
demand per day, and 2d. per unit for all after that. 

The toast was responded to by Mr. C. J. Weld Blundell, J.P., 
chairman of the District Council. 

The toast of, The Birkdale District Electric Supply Company 
Limited,” was submitted by Councillor J. Bentham, who raid that, 
asa District Council, they had been asking a good deal, and the 
company had met them generously. | 

Councillor Т. O. Clinning proposed the toast оѓ “ The Engineers 
and Contractors,” paying a cordial tribute to Mr. Colebourne, and 
to Mr. Bentham, the resident engineer. 

Mr. George Offor, in responding to the toast, eaid the contractors 
lived lives of anxiety, and the relief they enjoyed on an occasion 
like that was ro great that he was justified iu saying it was a red- 
letter day. They had carried out works of that kind in 20 towns 
in the United Kingdom, to the Council were not dealing with 
amateure, but with a company who had had considerable experi- 
ence. During the week it had been his duty to investigate the 
accounts of three of the towns they had been supplying, in one 
instance for two years. The price charged in those towns was 
identically the same as the price charged there—namely, 7d. and 2d. 
He had found that in those towns the price charged was not 4d. a 
unit, and in one case, in the town of High Barnet, that of a public 
house using the electric current for long hours, the cost during the 
winter quarter was 21d. a unit, showing the working of the 
maximum demand systcm. 

Mr. Thomas Browett also responded. It was, he said, a pleasure 
to work for the British Electric Traction Company, for they had 
the happy knack of spotting those points on the globe where money 
was to be made, and they might be quite sure the things they 
undertook were going to pay, for they had got to live by them. At 
present he was interested in electric traction in about 25 towns, 
and most of the companies knew that they had got to do the work 
on a sound commercial basis. 

The proceedings thereupon came to a close. 

The new generating station stands on a plot of sandy land 
abutting on Shaftesbury Road, Birkdale, 1} miles from the 
Lancashire and Yorkshire Railway station, Birkdale, and about 2; 
miles from the Southport station of the same railway. The work 
of erecting the station was begun on March 1st of the present year, 
and the station was opened on August lst, so that the construction 
of the building and the installation of the machinery occupied 
exactly five months. The building is of a single storey, brick built 
with stone dressings, and, owing to the sandy nature of the ground, 
had to be erected on concrete. The engine house is 42 ft. long X 
26 ft. wide, and has underlying it a bed of concrete 5 ft. in thick- 
ness. To increase the stability of the foundation for the engines, 
steel joists, 3 in. x 3 in., were laid at intervals as bonds. The 
generating machinery consists of three units, each comprising & 
dynamo of Messrs. D. Bruce Peebles & Co.’s manufacture, coupled 
direct to a Browett-Lindley two-crank, vertical, compound enclosed 
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engine. Hach dynamo generates 110 kw. at 440 to 500 volts when 
running shunt wourd at 450 revolutions per minute, and at 520 
volts when compound. Fach steam dynamo has a consumption of 
30 lbs. of steam per Kxw.-hour wien exhausting to the atmosphere, 
and of 254 lbs. when condensing witha 26-in. vacuum. The engines 
exhaust through а 10-in. main fitted with Blake & Knowles’ auto- 
matic atmospheric valves.  . 

A set of balavcera and boosters of Messrs. Bruce Peebles & Co.'s 
make, comprising four machines, on a common bedplate, has been 
installed. 

The switchboard is 22 ft. long. and presents a striking appear- 
ance, being formed of 13 panels of white marble, 14 in. thick, 
mounted on a steel frame, with ornamental steel mouldings, and 
nothing of an inflamma>le nature has been used in the construction 
cf the board. It has been supplied by the Konstructionswerke 
Electrishe Apparate, and is arranged on the Bertram system. 
The main ^us bars are mounted on insulators away from the board, 
all connect ions being mace by meaus of copper strip. <All of the 
instruments are of the Weston type, except the watt-hour-meiers, 
which are of the Thorson type. At present there is only one 
tramway feeder, but a spare panel has been provided. Three 
lighting feeders ате provided for on the switchboard. 

At present about 20 miles of feeders and distributors are laid, 
and the whole network has been tubjected to a pressure test of 
2,000 volts alterratitz. Tne cable work has been carried out 
entirely by Callencer' Cable and Construction Company. Three 
feeders have bean laid, all of 02 fq. in. cross-section, concentric. 
The cables are ineulated with vuleanised bitumen, and are laid in 
wood trouvhing filled in with bitumen, and covered with tiles. Tue 
distributors are cf 0 075 sq in. eross- ssc: ion. 

To relieve the main generating plant a battery has been installed, 
consisting of two sets o£ 135 cel's each ; 44 cella in each set are used 
for regulating. The batteries will give a normal steady discharge 
of 160 amperes for three hours or 65 ampcres for 10 hours. The 
batteries are used for Jivhting only. 

In the boiler house three Fabcock & Wilcox water-tube boilers 
have been provided. Each briler has 1,704 sq. ft. of heating 
surface, ia fitted with a superheater baving 142 sq. ft. of heat- 
ing surface, and is capable cf evaporating 4,000 lbs. of water 
per hour, at a pressure cf 160 Ibs. рег sq. in. An induced draught 
plant bas beeu fitted, for which a fan 100 in. in diameter is used, 
driven by a direct coupled steam engine, supplied by the Buffalo 
Forge Company. Tne fan may also be belt.driven by a 10-n H.P. 
motor of the Brush Company's make 

The condensing plaut is cf W. H. Allen & Son's steam-driven 
surface type, and nas a cooling surface of 1,100 sq. ft. The air 
pump and circulating pump are cf Edwards’ types, and are criven 
by a compound eng ine with cylinders of 9 in. aud 14 in., aud with 
a stroke of 8 in. The combined condensing plant is capable of 
dealing with 12,500 1b-. of s:eain per hour. 

Two of Weir's vertical feed rumps, which will deliver 12,000 Ibs. 
of water per hour aeainst the boiler pressure, are used for fieding 
the boilers. ‘Toe feed water passes through. a Rankine feed-water 


filter, and then through a Berryman patent water heater, supplied 


by Messrs. J. Wright & Co. 

In connection with the condensing plant a Koppel cooling tower 
has been erected; the tower stands on an area 35 ft. x 22 ft, and 
will deal with 48,000 gallons of water per hour, reducing the 
temperature from about 120° F. to 75° or 80° F. under usual 
atmospheric conditions. 

To afford a reserve of water, a storage tank has been con:tructed 
above the boiler house, 45 ft. long x 11 ft. 3 in. x 3 ft. 9 in. deep, 
carried on four steel girders fixed in a vertical position. 

The steam pipe work was carried out by Messrs. Babcock and 
Wilcox. The main pipes supply direct to the engines, and the 
auxiliary steam range fur the fau engine, pumps, &c., is arranged on 
the ring system. The steam pipes are of lap-welded steel. The 
feed pipes are also of steel, aud are arranged on the ring principle. 
The exhaust and circulating pipes are of cast-iron. The whole of 
А steam valves have been supplied by Messrs. Templer and 

noe. | 

The engine house is provided with an overhead “traveller,” 
which has a lifting capacity of lu tons, and is of Messrs. Morris and 
Bastert's make. 

Current for lighting will be charged for at the rate of 13s. 4d. for 

any quantity up to 20 units in one quarter. For any quantity not 
exceeding the equivalent of 100 hours of supply at the maximum 
demand in auy quarter the charge would be 7d. per unit, aud for 
any further quantity at the rate of 2d. per unit. 
_ The work er designing and erecting tbe power station was placed 
in the hands of the Electrical Power Distribution Company, 
Limited, of which Mr. J. J. Steinitz is chief engineer. The erection 
of the station was carried out under tbe supervision of Mr. Harold 
Bentham as resideut engineer, now the managing engineer of the 
works. The architect for the building was Mr. М. H. Grauam, of New- 
castle-on-Tyne. Tre contractors tur the steel superstructure of the 
building were Messrs. Duxtield Bros., of Southport. The steel for 
this work was suppiied by Meesre. John Abbott & Co., of Gateshead- 
on- Tyne. The cust of the power house, machinery, cables and dis- 
tributore, with necessary extras, has been about 430,000. 


Amersham.—The R.D.C. has approved the application 
of the Uxbridge Electric Lighting Company for power to supply 
that parish and Chalfont St. Veter. 


Austria,—The Austrian Schuckert Company, of Vienna, 


‚Ваз applied for a concession to put down a plant to utilise the 


5 of the River Feistritz at Freistadt, near Laibacb, in 
e generation of electrical energy for lighting and power purposes. 


Basinestolie, — The United Electric Light and Power 
Company intends to apply for a prov. order to supply electricity 
within the Council's area. At present it is the intentlon of the 
Council to carry out the works itself. 


.Belper.—The Derbyshire and Nottinghamshire Electric 
Power Company havirg obtained its Dill, has cflered to supply the 
U.D.C. with electricity 1n bulk. 


Bideford.—The Electric Supply Corporation, Limited, 
and the Electric Supply and Traction Company, Limited, have 
given notice of their iutentions to apply for prov. orders for lighting 
Bideford with electric light. 


Burslem,—As the T.C. proposes to establish a supply 
of electricity itself, it has decided to oppose the applications of the 
Potteries Electric Traction Company aud of another syndicate for 
prov. orders to supply the borough. 


Cheltenham,—The Town Courcil has a scheme for 
cable extensions to the ou'lving villages of Prestbury, Bishops 
Cleeve, Leckhampton, Swindon, Southam, Brockhampton, and 
Woodmaucote. Tne Prestbury Parisn Council, however, is trying 
to drive a hard bargain in the matter of waylcaves. 


Cults.— By way of experiment, a few of the houses in 
Cults were lit with the electric light last week for the first time 
since the end of March. It wili be remembered that the electric 
plant, &c., was acquired from the liquidator of Messrs. Middleton and 
Co. by Messrs. Lowdon Bros. & Co., Dundee, who lost no time in 
getting the installation int? proper order. New dynamos and 
extra boiler power have been pat in, and the mains thoroughly 
repaired. 


Daruen.— During the past year a gross profit was made 
on the Corporation electric light works of £2,374 9s. 4d.. and a net 
profit of £126 17s. 84. On the tramways thera was a gross profit of 
£2,335 4s. 64d., but after repaviug loaus, ard allowing for sinking 
fund and interest charges, there is à loss of £963 163, 74d. 


Dungannon (Co. Tyrone), —The U. D.C. is engaged in 
formulating a scheme for the electric lighting of the town. 


Purham.— At the meeting of the Durham County 
Council on July “Oth a committee was appointed to inquire iato the 
question how far water-power cou'd be utilised for a general 
scheme of electricity generation, and into the practicability of the 
scheme generally. 


Egypt.—A limited company is about to be formed to 
fake over and work a concession granted by the Egyptian Govern- 
ment for supplying electr.c light to Suez aud Port Tewtik for 
20 years. 

Foot'* Сгау,— Тһе ratepayers have passed a resolution 
approving of an agreement being entered into by the U.. C. with 
either the Sideup Urban Council cr the Woolwich Borough Council 
for the supply of electricity iu bulk. 


Fraserburgh, — The Electric Supply Corporation. 
Limited, London, intends applying for powers for the electric 
lighting of the town. 


Gerrard's Cross.—The P.C. has decided not to support 
the application of the Uxbridge Electric Light Company fcr power 
to supply the parish, as it might want to provide a supply itself. 
Tne Council, however, will not object to the compauy passing 
through a corner of the parish in order to supply Fulmer. 


Gillingliam.—The C. D.C., having decided to purchase 
so much of the undertaking of the Cnatham, Rochester and District 
Electric Lighting Company, Limited, as lies within its district, 
Mr. M. K. North, L G B. inspector, has held a public inquiry relative 
to the application of the Council for leave to borrow 452,000 for 
the purposes of electric lighting and the purchase of the works 
mentioned. The population of Gillingham alone is now nearly 
53,000, and the assessavle value upwards of £105,000. Mr. 
Trentbam, consulting engineer to the Council, had estimated that a 
profit balance of £100 a year would be made in the supply of elec- 
tric light, &c., to the district by tbe Council. It was considered that 
the town was insufficiently lighted by the present system of the 
local gas company. 


Glasgow.—It has been remitted to the chief electrical 
engineer, Mr. Chamen; the chief engineer for gas. Mr. Foulis; and 
the inspector of lighting, along with a small committee, to experi- 
ment with two streets lighted respectively with the latest Nernst 
incandescent electric lamp and the latest incandescent pas systems, 
with a view to the more economical and etticient lighting of the 
public streets. A deputation has received powers to visit any 
likely place for enlightenment. 


Gold Coast.—aAn Anclo-African contemporary states 
that the question of electric power and lighting on the Gold Coast 
deserves the attention of capitalists.  Sekondi offers an excep- 
tionally good starting point, with a large demand already in 
existence. 


Hanley.—The T.C. has received notice from the United 
Electric Light and Power Con pany, London, of ita intention to 
make application for a prov. order to supply electricity within the 
Council's area. 
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Hebden Bridge.— The Electricity Committee cf the 


U.D.C. has prepared a scheme for the establishment of works at an 
estimated cost of £15,000. 


Heston—*sleworth.—'l'he C. D.C. has received a report 
on electric lighting from Mr. Jas. Enright, who has been engaged 
to prepare plans ard spe-ifications for constructing an electric 
lighting station, and for mains, &c., for echeduled thoroughfares. 
The Council's surveyor, а^ the same time, was instructed to prepare 
plans for a dust destructor, to be constructed in duplicate, and 
worked in conjunction with the electric lighting station. 


Honley.—The U.D.C. has received from the B. of T. 
consent for the use of overhead wires for the proposed electric 
supply for a period of five years. The Board adds that as a general 
rule the use of overhead wires is accompanied by шапу dis- 
advantages, both as regards the safety of the public and the 
efficiency of supply, and it reserves to itself the right to require the 
undertakers to Jay any portion underground at the end of tive years, 


if at that time the exigencies of the district appear to the Board to 
demand it. 


Horbury.—The C. D.C. has received notice from the 
Provincial F.lectric Supply and Traction Company of its intention 
to apply for a prov. order to supply electricity in the district. 


Horsham.—At a meeting of the U.D.C. on July 31st, 
protests were made agaiust employós at the electric light works 
being allowed to do private work in their spare time, to the detri- 
ment of the trade of the electricians of the town, and the matter 


was referred to the committee, who had sanctioned the practice, fcr 
consideration. 


Ilford, —A loan of £31,718 for electric lighting has been 
sanctioned by the I. G. B. 


Italy.— The engineer А. Darberis, and Signor F. Costa 
have applied to the Communal Administration of Asti for a con- 
cession for the construction of a hydro-electric nower station on the 
Tanaro, with a view to supplying the town of Asti and the sur- 
rounding districts with electric light. The head of water will 
be 91 metres, and the effective motive power at the turbine shaft 
will be 740 н.р. For publie lighting purposes 400 H.P. will be placed 
at the disposition of the municipality at a price of 200 lire per H.P. 


per annum. The total cost of the installation is computed at 
800,000 lire. 


Kendal.—The Corporation commenced the supply of 


electric current for lighting last weck. The standard pressure 


of the continuous current is 220 volta across each side of a three- 
wire system. 


Kineston-on-Thimes.—The T.C. has consented to 
allow the borough electrical engineer to advise the Teddington 
U.D.C. in regard to the tenders for electric lighting. 

The Corporation has been informed that it is contrary to the 
bye-laws of the Institution of Electrical Engineers for the Pre- 
sident to nominate three gentlemen, from whom tlie Council might 
select one for the purpose of advising the Council respecting various 
questions relating to the electricity undertaking. ‘The Corporation 
has invited its members to select names and submit them at the 
next meeting. 


Leyton.—The Great Eastern Railway Company having 
written to the U. D. C. in reference to the electric lighting of Leyton 
and Leytonstone stations, the Council has authorised the engineer 


to quote 4d. per unit as a level rate, upon the co» pany guarantec- 
ing a satisfactory minimum Consumption. 


London,—Ciry.—IJn his annual report, Mr. A. A. 
Voysey, the electrical engineer to the Corporation, says tbat there 
are distinct evidences that a genuine competition із at present con- 
trolling the price cf electric erergy in the City. Beth City unger- 
takers now have the rieht to use the higher pressure. From tte 
point of view of the public generally, the use of the higher pres- 
sure is advantageous, because the consequent decreased size of 
mains will result in less int. rfe rence with the surface of the streets. 
The price charged to consumers last year stod at 4'45d. The 
number of consumers supplied on the last day of 1901 was 10,618, 
and there were 54,175 lamps connected. During the year 
11,526,951 B. of T. units were sold, against 11,272,968 in 1900. As 
regards the public lizhtipg, the total number of arc lamps on 
December 31st, 1901, was 508. Tue police reported 144 failures, 
and Mr. Voysey 133. Mr. Vcysey looks on these figures as indi- 
cative of a great improvement in the continuity of the public arc 
lighting. The electrical enginecr al:o refers to the supply of glow 
lamps for Corporation buildings, to explosions in street boxes, and 
to the confereuce of local autborities convened by the London 
County Council терагіп р their powers to purchase electrical under- 
takings. 

CAMBERWELL B. C.— The General Purpcses Committee recently 
had a conference with the County of London and Brush Provincial 
Electric Lighting Company with respect to its proposal to sell its 
undertaking within the Council's area, and stated that the sum 
expended by the ccmpaby was approximately £158,956. The com- 
pany had laid about z5 miles of mains in the borough, and if the 
Council were willing to purchase the undeitaking, they would now 
be prepared to treat ou a basis many thousands of pounds lower 


than that provided in the purchase clause. It was decided that no 
action be taken in the matter. 


BERMONDSEY.—The Electric Lighting Committee has decided to 
expend a sum of £4,185 in extending the system of arc lighting 


mainly in consequence of the numerous complaints of Hooligan 
outrages received by the Borough Council. 

WoorwicH.—The town clerk has reported to the M. B. C. that he 
has agreed to the insertion in the Woolwich order of the clause set 
out below, embodving a modification of a restriction sought to be 
imposed by the South Metropolitan Gas Company, who opposed 
both the Woolwich and the Bermondsey Orders :— 

Tre undertakers shall once in every year after the first vear's working of the 
undertaking, canse to be laid before them a statement and balance-sheet of the 
accounts of the undertaking, drawn up in accordance with the form of accounts 
prescribed by the Board of Trace tor a lceal authority, under the Electric 
Lighting Acts, IS 2 and 1858, and the urdertakers shall thereupon Ax annuaily 
the charges to be made for the supply of energy in the then ensuing venr at such 
rates (not exceeding the maximum rates spec tied in this Order). tà at as faras 


isreasonably practicable the revenue tor that year shall not be less than the 
expenditure for that year. 


Loneton.—The T.C., before consenting to extend its 
electricity supply to manufactories cutside tae compulsory area, has 
decided to require from those applying for current an annual 
guaraniee of £300 for three years, to be reduced by any con- 
sumption by persons other thaa the guarantors. The cost of 


extension is estimated at £1,606, aud the promised ccnusumption 
wouid yield £100 a year. 


Lourenco Marques. — Electric light is shortly to be 
installed at this port by the Portuguese Government. 


Lydd.—The South-Eastern Electric Light Supply Com- 


pany intends to apply for a prov. order to supply electricity in the 
borough. 


Middlesbrough.—The danger incurred in laying electric 
and gas mains in close proximity to each other is exemplitied by the 
following excerpt from a report sent to the Gas Committee of the 
Corporation by one of the responsible officials: — I" was discovered 
that the 13 in, new gas service into Mes-ra. Barclay & Co.'s Bank 
was allowing a great quantity of gas to escape into the premises. 
On examination we found a hole equal to a? iu. pipe nad been 
fused by electric current from the Corporation electric supply. Our 
service was at once disconnected.” ‘The resident electrical engineer 
states that this is the only service laid near the gas pipes. 


Neweastle-under-Lyme,—The T.C. has decided. that 
plans aud estimates for the adoption of an electri-al scheme shall 


be prepared by a committee, in corjunction witb the gas manager 
and the consulting engineer. 


Nalford.—In our issues of June 6th and 12th, we 
reported tke inquiry which was heid into the management of 
the Corporation electricity undertaking. Judge Parry has now 
issued his report thereupon. 15 covers 25 pages, and for the 
following summary of its contents we are indebted to the Manchester 
Evening Chronicle :—“ His Honour replies to a long series of questions 
upon which he was asked to report. As totke Walness Read works, 
he is of opinion that the committee could nt have dore more or 
other than they did. Tbey worked hard to obtain information, and 
acted on the best advice they could obtain, and the site they chose 
for the works was choren afier cireful consideration and upon 
expert advice. From what he ғау at the new works, and for the 
reasons given by the witnesses on the eubject, it was clear that the 
Corporation had exercised a wise feretuought ia moving the works 
to the new site, and that they would have incurred a very large 
expenditure in trying to make the Walkera Rad site suitable, 
without any probability of ultimate sucecss. Oa the question as to 
whether the total power provided was in excess of the requirements, 
aud it so, who was respousible, his Honour states that the result 
has been to give Salford an electrical tupply in excess of immediate 
needs, but if he were asked whether it would be in excess of future 
needs, he should refuse to prophesy. Trat must largely depend 
upon the energy and ability, or Want of it, which the Corpcration 
and their servants display in selling electricity to consumers, That 
the works were a crecit to the borough and the result of an 
honest effort on the part of the committee and their servants 
to produce what was supposed to be requisite, he had no 
doubt. Dealing with several matters connected with the 
specifications, aud with an attack mace on Sir Richard Mottram 
and Galloways, Limited, who supplied the boilers for 
the works, and who had an interest in a tender for engines which 
was ultimately not accepted, the judge says be cannot see that any- 
thing wrong was done by Sir Ricrard Motiram in connection with 
the contract. He was further of opinion that no harm bad been 
done to the ratepayers by deviation from tre specifications, but he 
thought when there was any substantial alteration to be made in a 
contract, it should be reported by the enyiueer to the committee, 
aud its effect explained at the time. With regard to trading, Mr. 
Hunt had laid down a principle that a courcillor must not trade 
with another person who is doing trade with the Corporation. That 
was certainly not the law, and to his thinking it was not a sensible 
proposition to put forward. If the principle were sound, either 
trade would be paralysed or a municipal council must cunsist solely 
of those undesirables who have neither trade, cccupatiou, business, 
nor profession, and therefore could not offend against Mr. Hunts 
principle. A councillor was nct fettered in carry ing on his ordinary 
business in his ordinary way, or iu trading with persons who traded 
with the Corporation. He may sell where he pleases, and that tne 
person to whom he sells is a trader with his Corporaticu is of no 
importance. But he must not enter iuto a contract witb his Cor- 
poration, nor must he take a portion of another man’s contract with 
his Corporation, nor have any interest in such a contract. Astothe 
costs, his Honour states that inasmuch as the parties to these com- 
plaints were obliged, out of courtesy to the Corporation and justice 
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to themselves, to appear at the inquiry which was held at the 
reguest and in the interests of the ratepayers, he thought the 
reasonable costs of the parties should be paid by the Corporation. 


Bettwsycoed.—The Llanrwst Electric Supply Company . 


intends to apply to the B. of T. for a prov. order for the electric 
lighting of the urban district. 


Manchester.—The annual report of the Electricity De- 
partment of the Corporation shows that the number of consumers 
at the end of March was 4,030, of whom 237 were outside the city 
boundaries. The total number of lamps connected was:—Incan- 
descent 307,067, and arc 2,453. In addition 774 motors were in 
use, representing 2,806 u.p. The total output of electricity 
from the works during the twelve months amounted to 12,697,590 
vaits, The quantity measured and accounted for was 11,518,040 
unita, showing a difference of 1,178,650 units. The total mileage of 
mains was 209 miles 1,299 yards, and represented an increase of 
50 miles 814 yards on the previous year. 

The working of the department showed a gross profit of £60,407, 
and, after meeting interest, sinking fund cbarges, &c., а net profit 
of £7,634, which has been carried to the reserve fund. The advance 
of id. per unit in the price of energy realised £11,561. 

The total borrowing powers now possessed by tbe committee 
amount to £2,171,121. 


Nottingham.—aAn interesting operation, involving the 
demolition of the chimney of the electric lighting station in the 
Midland railway station, took place on Sunday afternoon. The 
ralway station is being considerably enlarged, and the electrical 
works have already been re-erected further down the line. The 
* dropping " of the chimney, which was 130 ft. in height, measuring 
18 ft. in diameter, and surmounted by an iron cap weighing 10 tons, 
was carried out under the supervision of Mr. E. M. Harding, of the 
Universa] Engineering Company, Nottingham. Having cut away 
one of the faces of the base of the chimney the workmen removed 
the pigs at the side, and when the supporting corners had been 
partially removed the huge mass fell with a crash. The operation 
was rendered the more difficult by the fact that the chimney had 
only been built about five years and the base was constructed of hard 


blue bricks. 
Peterborough.—The T.C. has decided to apply for a 


а of £2,000 in connection with the extension of the electricity 
works. | 


Pontypool.—The electric light company has offered to 
the U.D.C. to enter into a seven years’ contract for street lighting, 
15 to substitute lamps for the present ones supplied by gas free 
of cost. 


Radnorshire.—The County Council has decided to have 
the electric light installed in the County Asylum. 


Rawmarsh,—The tramway company has agreed to pay 
tbe Urban Council £2,800, the cost of the Council obtaining electric 
light powers, in order that the company may be able to supply 
electric light in the town. 


Redruth.—The principal streets of Redruth were lit by 
electric Jamps for the first time on Friday evening last. The lay- 
ing of cables and fixing of standards and globes during the week 
was a very smart piece of work. It was understood that the Urban 
Council, who had already extended the time one month from July 
Ist, would not grant further extension, but would insist on the fine 
of £40 per night being enforced unless light should be provided 
in the chief thoroughfares, and the contractors had to make a special 
effort. It was at Redruth that William Murdoch first applied coal 
a ТИШЕ purposes, and he used it in his house in Cross Street 
in : 


Rugby.—The U.D.C. has applied to the L.G.D. for 
kanction to borrow £9,000 for the purposes of electric light, and Mr. 
A. A. G. Malet wasto hold an inquiry on Tuesday last. 


Sideup.—The U.D.C. has decided to approach the 
Woolwich B.C. and ascertain whether it would be prepared to 
supply energy to Sidcup, and if so, upon what terme. 


Sierra Leone.—Mr. S. T. A. Buckle, of Free Town, has 
obtained a sole concession for electric lighting and electric tram- 
ways in that town for a period of 60 years. Mr. Buckle is the local 
magistrate, and the concession has received the formal approval of 
the Colonial Government. 


South Shields.—In the Local Gorernment Chronicle 
of July 46th an article appears commenting on the South Shields 
electrical undertaking. The article states:—‘' We take the case of 
South Shields as a type of the manner in which some local 
authorities have plunged into unnecessary liabilities, the extent of 
which is quite uncertain. The Corporation of that borough started 
their supply of electricity five or six years ago, and doubtless 
thought they were installing a most perfect and permanent 
system: but so rapid are the developments of science and its 
Applications that it is probable that if the plant and mains had to 
be chosen to-day many of them would be of a very different 
character. In the partioular case of South Shields the 
accounts are unsatisfactory and misleading, as important facts con- 
cerning the expenditure incurred and paid for out of the rates are not 
clearly shown in the official returns, and seem to have been suppressed. 
+ 4. The supply was commenced in 1896. On March 31st, 1899, 
it appears that deficiencies to the extent of £5,114 3s 5d. had been 
Contributed from the rates, and after deducting alleged surpluses 
there was stil] a net amount of £3,224 14s. 9d. against the pate- 


payers on March 31st, 1901. The accounts for another year have 
now been issued, and the trading can therefore be analysed down 
to March 31st, 1902.. No provision has ever been made for depre- 
ciation, renewal, and antiquation of plant. If we deal with these 
items and (apart altogether from loss of value through the plant 
becoming old-fashioned and inefficient) merely charge 3 per cent. to 
cover depreciated value and renewals, the accounts will.... 
show an amount of £16,010, which must sooner or later be met by 
the MATRIS as the result of the speculation into which they have 
b3en led." 


Spain.—The Spanish Government has granted a con- 
cession to a Bilbao firm to put down plant to utilise the water 
power of the river Ebro at Estrecha de Besantes (Burgos Provinces’ 
in the generation of electrical energy for lighting and powcr 
purposes. 

A central electric lighting station has just been completed and ptt. 
in operation at Algar (province of Alicante) The plant, which i: 
of 1,000 н.р. capacity, supplies current for the lighting of a number 
of small towns in the neighbourhood. 


Sunderland.—At the last meeting of the Electricity 
Committee, the return for the half-year ending March last was 
submitted. This showed a net profit of £607 as against £1,900 as 
estimated. The decrease is attributed to several causes; primarily 
the increased cost of coal, which accounts for about £900; and also 
in a somewhat special degree to the increase in the payments 
required for interest and sinking fund in regard to the new generating 
station, which as yet, however, is making practically no return. 
It is estimated that the net profit for the September half-year will 
be £281. For the half-year ending March, 1903, it is anticipated 
there will be a deficit of £142, on an estimated revenue of £19,000. 
Generally the Committee are satisfied with the estimates, the 
decreases being consequent upon the developments which are being 
carried out. 


Tipton.—The U.D.C. has decided to refer the dispute 
with the Electric Power Company as to the price to be charged for 
electric lighting to an arbitrator. 


Wallasay.—Mr. W. H. Travers, engineer to the Dis- 
trict Council, has suggested to the Gas and Electricity Committee 
that application should be made for sanction to borrow an additional 
£9,500 for further works and plant. The steadily increasine 
demand for electricity in the district, chiefly in the tramways de. 
partment, has made the extension desirable. 


West Bromwich.—The T.C. has received from the 
L.G.B. permission to borrow £10,000 for the extension of the 
electricity works. 


Windlesham.—The Ascot Electricity Supply Company 
has sent details of its scheme for lighting this village to the Chertsey 
R. D. C. It is proposed to have a sub-station at Windlesham, which, 
with the mains, would be purchaseable by the local authority under 
the E.L. Acts. ` 

Wirksworth.—The U.D.C., on Tuesday, referred to the 
Gas and Water Committee a communication from the Derby and 
Notts. Electric Power Company, with reference to obtaining a prov. 
order to supply the area of the Council. 


ELECTRIC TRACTION NOTES. 


Aberdeen.—The annual report just issued for the year 
ending May 31st, 1902, shows the following results of the tramway 
undertaking :—Total revenue, £37,931 178. 9d.; working expenses. 
£26,577 1s. 7d.; balance, £11,254 16s. 2d.; receipts per car-mile, 
13d.; expenses, 6d. ; 

Aston.—The Corporation Tramway and Electric Light 
Committee has recommended the Town Council to adopt the over- 
head system of electrico traction when the Corporation acquires the 
trams. 


Auckland, N.Z,—The first shipment of electric cars for 
the Auckland Electric Tramway Company arrived from England by 
the Niwaru about the beginning of June last, and the remainder of 
the first consignment of 23 cars arrived by the H'aimate on 
June 24th. B 

Barnsley.—The B.E.T. Company is applying to the 
B. of T. fcr extension of time for the completion of the works 
authorised by the Barnsley and District Light Itailway Order, 
1900. 

Barrow.—The Corporation on Saturday signed an 
agreement with thc B.E.T. Company for the construction of an 
electric tramway to the Docks, Roose and Furness Abbey. The 
Corporation reserves its right to purchase at the end of 7, 14, 


or 21 years. 2 

Birkenhead.—The accounts for the year ended March 
31st last show that the working of the tramways brought in а 
surplus of £3,514. The capital account includes an expenditure of 
£173,288 for tramways. 

Bolton.—The T.C. has instructed the borough and elec- 
trical engineers to prepare an estimate of the cost. of extending the 
electric tram seryice to Darcy Lever. 
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_Bournemouth.—Last week a commencement was made 
with thetline through the centre of the town, which is' being con- 
structedion the conduit system by Messrs. J. G. White'& Co., Ltd. 


Dover.—It is stated that in consequence of an accident 


at the electricity supply works on Tuesday, the municipal trams 
were at a standstill for’over two hours. 


Gloucester.—The inquiry into the applications for 
powers to construct light railways in Gloucester and district took 
place at the Shire Hall, Gloucester, on Thursday and Fridav last 
week, before the Earl of Jersey, Col. Boughey and Mr. H. A. 
Steward. Evidence was given bya large number of witnesses, 
including the Rt. Hon. Sir John Dorington, Bart., M.P., chairman 
of the Gloucestershire County Council, who said that the county 
authority did not oppose the Gloucester scheme so far as the city 
was concerned, but they claimed that they ought to be the contract- 
ing authority for that portion of the proposed liue which would be 
in the county area. They were prepared to grant a lease of their 
line outside, and had, in fact, offered terms to the City Council. 
The Commissioners here intimated that having regard to the 
County Council objecting to another authority going into their dis- 
trict and taking possession of the roads, they could not go against 
that view of the County Council. The Earl of Jersey, however, threw 
out the hint that it might be to the interests of both authorities that 
the line outside the city boundary should be worked jointly. Sir 
John Dorington agreed tbat it would be advantageous if the city 
&nd county could come to terms. Ultimately, the question of 
the proposed line from Stroud to Cheltenham ard Gloucester was 
gone into. The promoter, Mr. Nevins, said that his intention was 
to provide а rapid and punctual service of care, and the estimated 
cost of construction and equipment was £300,000. The scheme was 
supported by the Cheltenham T.C., the Stroud U.D.C. and other 
local authorities. Тһе M.R. sud G.W.R. Companies jointly 
opposed the scheme on the ground that the Commissioners had no 
power to grant the application. After consultation, the Commis- 
віопетв upheld this contention, and the scheme therefore dropped. 
The Commissioners reserved their decision upon the question of 
the city and county schemes. The greatest disappointment is felt 
in Stroud at the result of the inquiry, and feeling amongst the 
cloth manufacturers and traders of the district against the railway 
companies is exceedingly bitter. A large meeting is to be convened 
to endeavour to induce Mr. Nevins to seek to obtain an Act of 
Parliament for his scheme. Mr. Nevins was to have been the chief 
customer of the promoters of the Gloucestershire Electric Power 
Bill, recently obtained. Now that the light railway is dropped for 
the present it is feared that the Electric Power Act will not be put 
into operation, and this large district will conseqvently be 
robbed of the advantages of electricity for motive power and 
lighting purposes. 


Gravesend.—The current was switched on for the new 
electric tramway on July 29th, by Alderman Paine. There are 20 
cars. For street lighting 27 arc lamps have been provided. 


Huddersfield.—The report of Major Druitt, Board of 
Trade Inspector, who inquired into the tramway disaster which 
took place on June 28th (three persons killed and many injured) 
states that no satisfactory instruction appears to have been given to 
drivers in case of any defect in the brakes or other equipment. 
More efficient instruction should be given; and he thought Hewitt, 
the driver of the runaway car, had not been taught to use the brakes 
when descendiug inclines, the correct way being to keep the slipper 
brake on all down, and to control the power by means of the hand 
brake, keeping the electric brake for emergencies. The inspector 
also thought the driver did not use the brake until he lost control. 
He could not account for the negative result wher the electric 
brake was applied, in view of its working satisfactorily when tested 
later in the evening, unless a temporary insulation of some 
contacts had occurred. The accident could not have happened had 
the slipper brake been properly used down the incline. It cannot 
be sufficiently borne in mind by managers of tramways that to drive 
cars down steep hills steady men of good nerve, intelligence, and a 
high standard of training are required. In addition, he thinks that 
definite instruction should be given to drivers in case of failure of 
any part of their equipment, and where to find some one in 
authority to remedy it. Before the car is used for carrying passen- 
gers the driver should be allowed a quarter of an hour to test it, for 
which time money should be paid. The corporation have taken steps 
in anticipation of these suggestions. | 

The T.C. has been asked by the Mirfield U.D.C. either to extend 
ite service of electric trams from Bradley to Mirfield or to stand on 
one side and let someone else lay a tramway. The Corporation has 
decided to give its decision a fortnight hence. 


Liverpool.—After a lengthy hearing in the Liverpool 
Sheriff's Court last week before Mr. F. H. Mellor and a jury, Mrs. 
Elizabeth Pinnington, a widow, was awarded £400 in respect of 
injuries to her person and property sustained through an electric 
car, when descending Fitzclarence Street on February 14th last, 
leaving the lines and dashing into her house. Thomas Balmer, 
brother to the plaintiff, also claimed £50 for injuries by shock 
throughthe same accident. This claim was disposed of by a pay- 
ment of £10 in respect of it, made into Court by the Corporation. 

With respect to the proposed extension of the tramways between 
Lodge Lane and Aigburth Road, the general manager of the tram- 
ways, the city engineer, and the city electrical engineer have been 
directed to report further with reference to the project. 
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London, Brighton, and South Coast Railway 
Company.—At the half-yearly meeting held on 30th ult, Lord 
Cottesloe, who presided, referred to the Parliamentary expenses 
incurred in opposing the proposed electric railway to Brighton, and 


. other hostile schemes. He said that the activity of promoters 


would probably compel the company to act on the defensive for 
some time to come. The possibility of checking such schemes by 
inprovements and extensions of the company’s system, aud particu- 
larly the advisability of establisning electric traction on some of 
their lines, was seriously engaging tne attention of the board: and 
the proprietors might be assured that no stone would be left un- 


turned in seeking means for preserving the traftic to and from those 
districts which the railway served. 


Manchester, —The Tramways Committee state in their 
annual report that the total of car mileage coverèd in the 12 months 
ended March last was 1,831,126, and 23,590,288 passengers were 
carried. The total receipts. were £91,619 Яз. 4d., the average 1s. per 
car-mile. The receip{s per mile ranged from 8 32d. ор the (Queen's 
Road route to 13:20d. on the Rochdale Road. Electric cars ran 
1,684,345 miles, carrying 21,443,188 passengers, and bringing in 
receipts of £85,631 15s. 5d., an average of 12:20d. per mile. On the 
sections worked by horse traction 146,781 miles were run, and 
2,147,100 passengers were carried, the total receipts— £5,987 12s. 11d. 
—averaging 97). per mile. From the profit and lors account it 
appears that the receipts were :—From traffic, £91,619 Зв. 4d. ; rent 
of lines, £19,477 12s. 1d.; other revenue, £210 12s. 2d. "The work- 
ing and other expenses, including payment to the Tramways Com- 
pany under the agreement, amounted to £78,110 15s. 9d, and the 
gross profit was £33,196 16s. lOd. Interest and a sura transferred 
from surplus account brought up the available balance to 450,034 
13s. 2d., which was applied as follows:—Interest on mortgage debt, 
£17,086 6s. 1d.; sinking fund, £678 128. 3d. ; instalment on loans, 
£1,669 14s. 10d.; contribution in relief of rates, £20,000 ; reserve, 
renewals, and depreciation account, £10,600. Electrical energy cost 
1'45d. per csr-mile; trattc expenses, 4 24d. ; management expenses, 
1:80d.; repairs and maintenance, 61d. — making the total cost of 
operation 810d. per car-mile. It is pointed out, says the Jfanchester 
Evening Chronicle, that the expense per mile has been greater in the 
past than it will be in the future, because the Committee have bad 


everything necessary for a much larger system than has been in 
operation. 


Musselburgh.— The promoters of the electric tramway 
scheme have received tbe consent of the Council to an application 
to be made to the B. of T. for a yeat's extension of time. 


New York Central.—The New York Central Railroad 
is said to have submitted to the Mayor & scheme for meeting the 
public demand for improved conditions in the long tunnel. It is 
proposed to electrify the line within a distance of 30 miles from the 
terminal, at a cost of $14,500,000. 


North Eastern Railway Company.—Our Sunderland 
correspondent says he hears, on good authority, that some of the 
leading officiais of the North Eastern Railway Company are to visit 
America shortly, there to study, from various standpoints, some of 
the phases of railway working. It is believed that the directors 
are so well pleased with the results of Mr. G. 8. Gibb's visit, that 


they believe further advantages may accrue from the visit of the 
оћісівів suggested. 


Oldham.—The Е.С. has decided to reduce the charge 
for energy for traction purposes from 2d. per unit to 1jd. This 
announcement was made by the Chairman (who is also à member of 
the Tramways Committee) to the T.C., but some members con- 


sidered the reduction not enough. They thought the charge ought 
to have been reduced by one half. 


Rangoon.—An Indian paper says that the Rangoon 
tramways have been bought by Messrs. Darwood & Co. for eight 
lakhs of rupees, and they hope to introduce electric traction 


shortly. ‘‘The tramway seems to have been an unfortunate concern . 


for its shareholders in the past dozen years. It has never yet paid 


a dividend, we believe, and the rails are now in a dilapidated con- 
dition, requiring renewal." 


Reigate.— The T.C. has decided to consider any satis- 
factory electric tramway schemes submitted by private companies. 


Rothesay.—The new electrically-equipped system is to 


be inaugurated on the 11th inst., probably by the Marquis of Bute. 
The result of last year's work, May 31st, 1902, shows a dividend at 
the rate of 6 per cent. The total revenue was £5,103 17s. 8d., and 
the expenses £3,680 17s. 7d., leaving a net balance of £1,423 Os. 1d. 
£300 is allowed for depreciation, and a 6 per cent. dividend dis- 
poses of £965 Ss., leaving a balance of £157 12s. 1d., to which is 
added balance over from last year £352 5s. 2d., making a balance 
now carried forward of £509 17s. 3d. Last year's dividend was 
7 per cent. The decrease may be due to the interference caused by 
changing over the system to electric. The car-miles run were 
121,257; the average earnings per car-mile were 978d., and the 
cost 6'19d. The total passengers carried were 687,843, and the 
average proportion of expenses to revenue was 74°11 per cent. 


Russia.—La Compagnie de Traction et d'Electricit/ en 


Russie, of St. Petersburg, has acquired the electric tramways ір the , 


town of Nicolaieff, on the Black Sea. 
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South-Eastern Railway.— The half-yearly general 
meeting of this railway company was held last week, Mr. Cosmo 
Bonsor presiding. He said that there had been a great iincrease of 
receipts upon their passenger traffic. There was also a good increase 
in the number of first and second-class passengers, and for the first 
time for many years there was & decrease in tbe numberof third- 
class passengers. This decrease was solely attributable to the com- 
petition of tubes and trams. The board had had before them the 
other forms of motive power—namely, electricity and oil. They 
watched with the greatest interest the improvements that were 
being made in the development of electricity for drawing trains, 


and 38 s00n a8 they could see that it was applicable to any portion 


of their line they would ask the shareholders to adopt it. 


Southend-on-Sea,— Last week the Light Railway Com- 
missioners beld an inquiry into the application of the Corporation 
for farther powers in connection with their electric tramway system. 
The existing tramways were inaugurated 12 months ago, and have 
been so successful that the authorities now ask for an extension to 
Sonthchurch and Shoeburyness, the latter by way of the Beach. 
There was considerable opposition to the proposals, the chief 
opponents being the L.T.S. Railway, whose managing director (Mr. 
À. L. Stride), in the course of the inquiry said that since the laying 
down of the present tramways last year, the passenger traffic between 
Leigh and Southend had decreased by 60 per cent. On the other 
band, thetown clerk (Mr. W. H. Snow) for the Corporation contended 
that the tramway would act asa “feeder” for the main line traffic 
of the railway in question. It wasstated by the borough accountant 
that the estimáted receipts from the present tramways had been put 
at £11,333 and they had actually been £11,312. The borough 
surveyor (Mr. A. Fidler) said the length of the new proposed railway, 
No. 1, would be 2 miles 7 furlongs 2:6 chains; and of the proposed 
new railway, No. 2, 6 furlongs 3:6 chains. The cost of both the 
railways had been estimated at £60,000. It was stated by the 


chairman of the Electric Lighting Committee that the present year - 


would nof see a profit of more than £50 as the expenses in compen- 
sation for accidents had been so heavy. The Essex County Council 
afked that if permission were given, the road to Southchurch be 
widened at the expense of the Corporation, to 60 ft. all the way along. 
Col. Boughey said the Commissioners’ decision would be communi- 
cated in due course, but with regard to the opposition of the L.T.8. 
Railway, the argumenta on both sides would be sent to the Board 
of Trade without any comment from the Commissioners. 


Tilbury & Southend Railway.—At the meeting of 
this railway company last week Mr. H. D. Browne, the chairman, 
sid that their Bill was then awaiting the Royal assent, but before 
doing anything towards applying electrical working on their railway, 
they proposed to await the result of the electrification of the 
Metropolitan and District Railways. The directors have, how- 
те, ет one of their staff to America to вее what is being 
one there. 


Walsall.—The lease of the borough electric tramway 
system to the Electric Traction Company expires next year, and at 
the present time opinion is divided as to whether the lease shall be 
renewed, or whether the Town Council shall teke over the trams 
and municipalise them. 


Wolverhampton,—On Tuesday the cars commenced to 
run along the whole of the Newhampton Road route to Tettenhall, 
ю that there are now provided from the centre of the town two routes 
to this charming epot—one by Darlington Street and the other by 
Newhampton Road. 


Wrexhain,— The B. of T. has extended the time for the 
completion of the electric tramways from August 1st, 1902, to 
February 1st, 1903. 

The T.C. has received a letter from the Wrexham and District 
Electric Tramways Company, Limited, stating its willingness to 
take a supply of electricity for the tramways from the Corporation 
works at a date not later than February 1st, 1903. 


TELEGRAPH AND TELEPHONE NOTES. 


Damages Against the National Telephone Company. 
In the Nisi Prius Court at Liverpool Assizes, on Tuesday last week, 
before Mr. Justice Wills and a Bpecial jury, Messrs. Addison & Co., 
Limited, a frm of Blackpool merchants, sved tbe National 
Telephore Company and their contractor, Mr. J. A. Ewart, for 

smages for injury caused to their property by the negligent 
manner in which the excavations were made for laying a telephone 
cable along Church Street, Blackpool. 

th For the plaintiffs it was stated that, without giving any notice, 
c defendanta laid bare the whole length of the foundations of the 
Plaintiffs’ property, and took no precautions to prop up or to 
Protect the gable end of the honse. Consequently, the windows 
cracked, and the gable wall sank; and plaintiffs contended that it 
Would be nec to rebuild the wall. This, with decorations, 
would cost from £400 to £450, while £50 was claimed as com- 
1 for disturbance of business, and 4100 for contingencies 

E Y to arise in reconstructing an old building. 

| от the defence it was contended that a settlement had taken 
Pisce in the building prior to the excavations, and that to effect the 


iced repairs and provide for icontingencies, £4] would be 


The Telephone Company pleaded that they were not liable, 
because they employed a contractor; and Mr. Ewart that he was 
not liable, because he did the work with all sufficient care. 

The jury awarded the plaintiffs £250; and the contractor agreed 
to indemnify the Telephone Company in damages and costs payable 
to plaintiffs, on condition that the company paid its own costs. 


Glasgow Corporation Telephone Accounts.—The 
first accounts of this department, dealing with the year ending May 
3lst, 1902, were issued on August 4th. The system was formally 
inaugurated on September Ist, 1901, so that the revenue is only for 
& period of nine months. 

REVENUE AND EXPENDITURE. 
Gross revenue from rentals for period September Ist, 1901, to 


May 81st, 1902 ox d ss 2s “з - v» . 425,851 2 4 
Terminal fees from National Telephone Company per Post- 
master-General 2 s z% x : sa ay КА 121 16 3 
Bundry receipts fas Eu - ya ds 5% 2,195 11 10 
Total revenue .. m as з .. 428.171 13 5 
Working expenditure Ys ier Sie - a Ps Ls 9469 9 10 
Net revenue te 8 os .. £14,303 8 6 
Deductions - 
Interest on loans ee ee oe . , £2,680 5 2 
Sinking fund ia ак oe Ju os . 1900 0 0 
Terminal fees to Nat, Tel, Co. per P.M.G. .. 6 9. 1 
— — 541456 11 3 
Balanoe .. .. ‚ £19415 9 8 
Split as follows— 
Proportion of prepaid rentals for year 1902-3 
carried to suspense account .. -— x £12,417 1 5 
Surplus for year 1901-2 .. ae T 399 7 
£12,415 9 8 
Воввотіха Рожев. 
Ву 1900 and 1902 Acts — .. .. ... 220,000 0 0 
Deduct sinking fund as above js s vs sa ee 1,960 0 0 
Net amount of borrowing powers, May 815t, 1902 .. А 421040 0 0 
Amount borrrowed and not repaid, May 81st, 1902 .. 172,210 0 0 
£45,900 0 0 


Unexhausted borrowing powers .. - T 


The total capital expenditure to date amounts to £192,693 14s. 3d., 
but this includes a large amount of work in excess of present 
requirements, such as underground ducts, to avoid early re-opening 
of streets, also cables containing a large number of pairs of wires in 
excess of present requirements. 

The following shows the estimate against what has actually been 


carried out :— 


Original Actually 

scheme. executed. 
Completed instruments provided $4 ee . 9,250 5,179 
Partially completed linen.  .. 14:00 8.787 
Switchboard accommodation .. 6,050 lines 7,060 lines 
Mileage of pairs of wire in cable .. 4,938 miles 11,061 miles 
Number of pairs of cable wires .. .. 6,450 14,572 
Length of trenching ex A е .. 22 miles 04 miles 
Capacity of pipes going out of exchange . 6,900 pairs — 27,000 pairs 

* of wires of wires 


The original scheme allowed for overhead construction, but it 
bas been found on account of the large number of inteuding 
subscribers—1,700 still to connect—that it is best to keep under- 
ground as much as possible only using overhead work between the 
main cables line of route and outlying subecribers. 

The number of local messages, counting a connection as one 
message, is now at the rate of 10,000,000 per annum. The average 
cost, therefore, cf each message works out at :62 of a penny. 
Counting a connection as two messages each message would work 
out as ‘31 of a penny to each subscriber. There are 36 junctions to 


the G.P.O. and one line for transmission of telegrams by ‘phone. 


There are 10 switch rooms in operation and seven about to be 
opened. The area tapped by the system covers 140 sq. miles. 


Hastings Telephones.—It is stated that the Telephone 
Committee of the Corporation has just reported adversely on the 
scheme submitted by the expert whom it consulted. 


Italian-Swiss Telephones.— The works of the Italian- 
Swiss telephonic lines are now near completion, and since the begin- 
ning of the present month the towns of Como, Chiasso and Lugano 
have been in active communication ; during the first fortnight cf 
August the Milan, Lugano, and Zurich will be in working order. 
By the 15th inst. it is hoped also to connect Genca, Turin and 
Lycns. Daring next month communication between Rome and 
Turin, with French “ correspondance,” will be established. By the 
end of September tbe entire Rome Voghera line, with extension 
to Milan, Genoa, and Turin, will be completed, with communi- 
cation to French towns as far as the lines are available, as well 
as for interior inter-urban communication. 


Italy.—A Continental correspondent says:—'* At the 
end of the month Signor Marconi will return to Rome to establish 
contiguous to the town an important wireless telegraphy station, 
wbhich it is understood will be provided with the most improved 
instrumente, notably such as are calculated to increase the 
perceptibility of the receivers. The station will be established 
near the Italian capital, for it has been sufficiently demonstrated 
that the electrica] waves are not affected by passage across land, 


even if the latter be hilly.” 

Telegraphic Rates to West Africa.— On July 30th 
the Imperial Telegraph Committee of the House of Commons 
received a deputation from the Liverpool and London Chambers of 
Commerce with reference to the action necessary to get a reduction 
of the present tariff to West Africa. Sir Edward Sassoon, M.P. 


presided. 
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Telegraphic Interruptions and Repairs :— 


CABLEB. INTERRUPTED. 


Latakia-Cyprus sw ee oe oe . ә June 20, 1899 ee 
Communication with Carthagena and Barran- 

quilla (Columbia) "m m a T 
Trinidad-Demerara No.l .. i 5% .. Aug. 27, 1901 .. 
Communication with Bolama a ». April 18, 1902 .. 
Bt. Lucia-St. Vincent .. .. May 8, 1902 
St. Lucia-Grenada .. May 8, 1902 T 
Dominica-Martinique.. ». May R, 1902 si 
Bt. Luci&-Martinique .. .. .. Мау R, 1902 A 
Guadeloupe-Martinique au m i .. May 9, 1902 se #9 
Banta Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902 s 
Puerto l'lata. Martinique "D "E .. July 10, 1902 
Anjer-Kahanda . x e .. Aug. 2, 190 
(;uantanamo-Mole St. Nicholan  .. ra oe Aug. 5, 1902 
Nagasaki-Fusan (between Tsushima and Fusan) Aug. 5, 1902 

LANDLINES:— 


REPAIRED, 


Route rta Hanekin on Persian territory .. .. Feb. 94, 1900 .. 
Communication with Tientsin and Taku via 
Helampo .. July 18,1900 .. oe 


Telegraphs in Turkey.—The Turkish Government has, 


it is announced, decided to establish ‘a telegraph line between 
Tripoli and F'ezzan. | 


Telephony in Italy.—The firm of Siemens & Halske is 
at present making experiments in long- distance telephony. The 
secretary of the Italian Postal and Telegraph Department, Signor 
Di Pirro, has been deputed by the Minister of Posts and Telegraphs 
to assist at the experiments in question. 


Wireless Telegraphy.— On the Cunard steamships fitted 
with wireless telegraphic apparatus, the Marconi Telegraph 
Company charge a uniform rate of 6d. per word for telegraphing 
from the ships to a Marconi station or to a passing ship, and the 
extent to which the system is used for private messages is stated to 
be 2,000 words from one ship in a single passage. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Accrington.—August 19th. Nine arc lamps and pillars 
for street lighting. See Official Notices“ to-day. 


Amsterdam.—September 8th. Underground high pres- 


sure and low pressure cable system (three-phase, direct and 
telephone). Sce Official Notices” July 4th. 


Austria,—August 25th. The Austrian State Railways 
Administration, Pilsen, require supplies of arc and incandescent 


lamps and cables for lighting purposes. Offers should be received 
before August 25th. t 


Beleium.—August 11th. The Provincial Government 
Authorities at Liège are inviting tenders until August 11th, for the 
construction and working of an electric tramway between Seraing 


and Val St. Lamberts. Particulars may be obtained from, and ten- 
ders are to be sent to, Le Gouvernement Provincial, Liège, 


Bexley.—August 9th. Cables, switchboards, battery, 


booster, rotary converter and motors, for electric lighting and 


traction. See “Oflicial Notices“ July 25th. 
Bristol, — September 10th. Electric wiring, bells, 
telephones; also boilers, economisers, piping, &c., for the 


Guardians’ Infirmary. бее Official Notices " to-day. 


Burnley.—August 12th. Two or five mechanical stokers 
for the Electricity Committee. See Official Notices“ to-day. 


Christiania.—September 13th. Sealed tenders marked 
"Telegrafog-Telefonmateriel " will be received at the Board of 
Managers' Office, Christiania, up to 3 p m. on the 13th prox, for the 
gupply to the Norwegian State Railways of the undermentioned 
goods:—22,000 kilogs. of telegraph wire, No. 8, galvanised iron 
wire, 4'1 to 4:3 millimetres diameter; 5,400 kilogs. of telegraph 
wire, No. 11, galvanised iron wire, 31 to 3:3 millimetres diameter ; 
3,600 kilogs. of c^pper wire, 2'4 to 2:6 millimetres diameter; 5,900 
porcelain insulators ; 5,900 insulator holders. Tenders may include 
part or all of the goods required. Further particulars can be 


obtained on application to the office of the Inspector of Telegraphs, 
Stoners Gade, Christiania. 


Dresden. — October Ist. A competition for a safety 
apparatus in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 


of the town of Dresden (Saxony). Three prizes of 5,000, 3,000 and 
2,000 marks will be awarded. 


France,—August 20th. Tenders are being invited until 
the 20th inst. by the French Post and Telegraph authorities in 
Paris for the supply of 300 tons of copper-wire in six lots. Tenders 
are to be sent to Le Sous-Secretariat d'Etat dee Postes et des 


Telegraphes, Rue de (irenelle 103, Paris, whence particulars may 
be obtained. 


Marrogate,—August 18th. Electric wiring at the 
Kursaal for the Corporation. See Official Notices to-day. 


II ford.— August 19th. Combined watering and sweeping 
car with equipment. бев “ Officjal Notices" July 25th, 


Kala Lumpur (Selangor State).— August 21st. Two 
600-н.р. turbines, two 400-xw. three-phase generators, switchboard 
motor-generators, poles, wire, &c., for transmission line, arc and 


glow lamps, &c., for the Crown Agents for the Colonies, See 
„Official Notices July 11th. 


King William's Town (Cape Colony).—September 1st, 
Bealed tenders for electric lighting plant, &c., as per specifications, 
will be received at the office of the King Electric Lighting and 
Cold Storage Company, Limited, King William's Town, Cape 
Colony, until noon on Monday, September 1st, 1902. 


Launceston (TasMANIA).—September 15th. The Cor- 
poration wante tenders for polyphase ‘generating, transmitting, 
transforming and distributing apparatus, reconstructing existing 
plant, enclosed arc lamps, &c. See “ Official Notices " May 23rd. 


Leicester.—September 3rd. Tram rails, points, croesings, 
conduits, cablee, overhead equipment, bonding, boilers, engines, 
generators, and other power station plant; also electric cars for the 
Corporation. See “ Official Notices " July 18th: 


Malvern.—August 23rd. Lancashire boilers, engines, 
alternators, cables, transformers, switchboard, &c., for the Council's 
electricity supply scheme. See “Offcial Notices " July 11th. 


Manchester.—August 11th. Erection of a sub-station 
at Newton Heath. Apply City Architect, Town Hall. 


N.E. Railway.—October 7th. The. directors are in- 
viting tenders for the complete electrification of about 37 miles 
of standard gauge (double track mostly) line in the neigh- 
bourhood of Newcastle. The contract is divided into two 
sections—(1) electrical equipment of coaches and permanent way ; 
(2) high-tension cables and sub-station equipment. For further 
particulars see our Official Notices” July 25th. 


Newport.—August 20th. Electric generating plant and 


wiring, &c., for the new lunatic asylum at Caerleon. See “Official 
Notices” July 25th. 


Northfleet.—The U.D.C. is desirous of entering into a 
contract with some company for the working of its electric 
lighting order. See “ Official Notices” July 25th. 


Pemberton. — August 20th. Complete electrical in- 
stallation (boilers, enginee, dynamos, &c.), cables, raile, &c., and over- 
head equipment. See Official Notices August 1st. | 


Roumania.— September 8rd. The municipal adminis- 
tration of Calarasi-Stirbey (Roumania) is prepared to receive 


tenders for the concession of establishing and working the electric 
lighting service of the town. 


Rugby.— August 20th. One 150-Kw. and one 60-к\. 
high speed steam three-phase alternators; switchboard, mains, 
lampe, and meters forthe U.D.C. See Official Notices August let. 


Servia,—August 13th. Tenders are being invited until 
August 13th by the municipal authorities of Nisch for the establish- 
ment of a central station for the electric lighting of the town. 


Spain.—August 10th. The municipal authorities of 
Trujillo are inviting tenders until August 10th for the concession for 
the electric lighting of the town during a period of 20 years. Par 
ticulars may be obtained from, and tenders are to be sent to, El 
Secretario del Ayuntamiento de Trujillo. 


St. Petersburg. — August 14th. Conduits for the 
municipal telephone system. See Official Notices“ July 25th. 


Valparaiso.—September 1st, Construction and equip- 
ment of electric tramways. Further particulars from the Chilian 
Consulate. 

Wolverhampton. — August 18th. 


light installation for new union workhouse. 
July 25th. 


Youghal Asylum (Co. Cork),—August 12th. Steam 
dynamos, battery, switchboards, wires and fittings. Particulars 
from Mr. H. A. Cutler, Municipal Buildings, Cork. 


Complete electric 
See “ Official Notices” 


CLOSED. 


Bradford, — The Conditioning House Committee has 
accepted the tenders of Messrs. Collinson Bros., of Bradford, for 
the electrical equipment of a new conditioning house. 


` Brighton.—The Corporation has placed a contract for 
a storage battery for tramway work with the E. P. S. Со. 


Dewsbury.—The tender of the Klein Engineering 


Company for a cooling tower at the electricity works has been 
accepted by the Electricity Committee. 


Halifax.—The Electricity Committee has accepted the 
tender of the United Asbestos Company, Limited, for covering the 
boilers and steam pipes at the eleciricity works with asbestos 
composition, at 7d. per square foot; also the tender of Meesrs. 


Reavell & Co., Limited, Ipswich, for the supply of an ait 
compressor. 


Rochdale.— The Tramways Committee has ordered three 
ajditional tramcars from Messrs, Dick, Kerr & Co., Limited. 
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Sheffield.— Messrs. Cole, Marchent & Morley have 


secured the order for the 1,000-kKw. engine and generator for this 


city, making the fourth of their engines on order for the Sheffield 
Council, or in all 3,000 kw. normal output. In our last issue we 
mentioned the firm's address ав Sheffield." 
a mistake, as the address is Prospect Foundry, Bradford. 

We understand that Messrs. Askham Bros. & Wilson, Limited, 
have received a good order from the Sheffield Corporation for their 
toughened crucible cast-steel points and crossings. 


Tokio: Imperial Japanese Navy.— We learn that the 
contract for the motor equipment of the Tokio Imperial Dock 
Yards has been secured by Messrs. D. Bruce Peebles & Co. There 
will be installed about 200 motors, varying from 5 to 40-8.H.P. 


Tunbridge Wells.—The T.C. has accepted the tender 
of the Alphons Custodis Chimney Construction Company, Sheffield, 
for the erection of a chimney shaft, 180 ft. high, at the central 
lighting station, for £2,330. 


Wolverhampton, — The Tramways Committee has 
accepted the tender of Messrs. Dick, Kerr & Co. (£735) for a 
track cleaner. 


NOTES. 


Stampings for Electrical Purposes.— We have received 
from Messrs. Joseph Sankey and Sons a catalogue which is, we 
believe, absolutely unique in the annals of the electrical industry. 
This remarkable production measures 20 in. x 30 in. x # in, 
and weighs over 14 lbs.; it is fitted with a substantial brass handle. 
The catalogue deals with insulation, end-plates, segmente, and 
complete rings; and gives particulars of the permeability and 
hysteresis of the material used (“ Lohys brand) &c. The most 
striking feature is the immense variety of tools at the disposal of the 
firm. Plain tools for stamping out rounds are duly tabulated, tools 
for centre holes and keyways combined, tools for stamping disc 
centres and ventilating spaces at one operation, tools for punching 
armature sta npings complete, &c. Every stamping that is known to 
the electrical trade is duly set forth, either in full size or half size scale 
drawings. The book must be of immense importance to the English 
trade, and will greatly assist in standardizing. The Committee of 
the Institution of Electrical Engineers who are dealing with the 
standardisation of designs will probably find this catalogue of 
Interest in their investigations. There are no fewer than 80 sizes of 
segment tools shown in full scale drawings; this is really an 
innovation, and resembles nothing of the kind we have seen or 
heard of before. The drawings are in deep blue on a white ground, 
are well executed, and contain all the necessary particulars relating 
to each tool or stamping. The catalogue is purely technical and of use 
only to works engaged in the manufacture of dynamos, motors and 
transformers. We are glad to see such energy and enterprise in this 
branch of the electrical industry, and we congratulate Messrs. 
Sankey and Sons (who are represented by Mr. Robert Jenkins, 
К „рын Street Witbin, London, Е.С.) on their unique 

uction. 


British Electrical Manufacturing Enterprise, — 
From a notice which we publish in our "City Notes " to-day, it will 
be seen that an important change is being brought about in 
the well-known Preston concern with which Mesers. Dick, 
Kerr & Co. bave been identified rght from its initiation 
two or three years ago. There is every reason to believe that 
785 their increased capital and under the altered conditions, 
ado Dick, Kerr & Co. will be in an even stronger posi- 
lonthan before. The enterprise which has been displayed by this 
Company during the past few years has given great satisfaction in 
most electrical circles, and more especially among engineers who 
wave been eager to see our national electrical industrial position 
ч 80 as to enable foreign competitors to be successfully 
а by British manufacturers: Our readers will have noted from 
acti ud appeared in our columns during the past year or so, how 
ie the firm’s representatives have been engaged in the 
М onies, and if what they have donc in the past may be regarded— 
e believe it may—as an indication of what they are 
Roi to do now that Colonial development, especially in 
ма „ is about to take a leap forward, Preston 
бё m ures will be very much in demand. They have 

eA very firm footing in pretty well all important 
ру the British Colonies and Dependencies. In the Far 
firm жы = supplying machinery for Hong Kong; iu Canada the 
kan 9895 ranch whose prospects are very bright; contracts have 
d od $ recently in South America; India is also being nursed, 
nde: M ‘ast week we had occasion to mention the excellent 
enin "nage by them in the face of the keenest American 
5 for the Sydney electric lighting plant. Turning 

tone cO to South Africa, it should be mentioned 
en err ithstanding the war, Messrs. Dick, Kerr & Co. have 
Cape meee upon the equipment of the Camp's Bay and 
plant ЫШ] tramways; have supplied the new generating 
furnished п Ing stock for the Cape electric tramways; and have 
tion tra € complete generating plant for the Durban Corpora- 
mways They are busy with electric plant equipments for 


This, of course, was 


several mining companies, and, we understand, bave just made 
arrangements for vigorously meeting the business which is now 
coming on in the Rand district. One point of special interest, 
which we must not overlook, is the steps they are now taking for 
developing lines of alternating machinery which will enable them 
to cope with American and German competition in this branch of 
manufacture. 

Tbe English Electric Manufacturing Company, Limited, has 
been greatly helped by having the services of Prof. S. H. Short, 
who has been able, upon the basis of his previous American experi- 
ence, to obtain results in the design of traction motors and 
generators which are distinctly in advance of what American makers 
have been able to arrive at. Prof. Kennedy’s report to the London 
County Council may be quoted as an example in this connection. 
We understand that there has been no scrap-heap at Preston, and if 
that be so, Prof. Short is entitled to a great deal of credit when one 
considers the rush and magnitude of the work there. In discussing 
the question of American competition, we think it right to draw atten- 
tion to the uufairness arising from the fact that, though British mnu- 
facturers may adequately equip themselves forcompetition tbroughout 
the civilised world, they are debarred from the United States of 
America by a prohibitory tariff, which, we believe, is 45 per cent. It 
is easy to see the advantage which thisgives to American electrical 
firms, in reserving for them the largest market in the world, whi'st, 
at the same time, they are free to meet on equal terms British firms 
in Great Britain, where it is exceedingly difficult to obtain any 
appreciation of this discrimination. Fortunately, the Colonies show 
а greater understanding of the vital facts of the case. 


Through Traffic on Tramways.—We are glad to notice 
that Mr. J. E. Waller has opened the question of through traflic for 
passengers and goods on tramways, in a paper read before the 
Liverpool Chamber of Commerce. The subject is important for 
various reasons. First, if the through traflic for goods especially be 
looked on as a coming necessity, the importance of uniform gauge 
for tramways will be perceived. As regards passenger through 
traffic, it is undoubtedly a fact that a good system of tram- 
ways, that will pick up a passenger practically at any time, 
and carry him from near his own door to some point not far 
from his place of business, will bave the advantage over the 
infrequent train with its arbitrarily placed termini, arbitrary, that 
is, as regards most of the passengers. Few suburban passengers in 
a city like London are well placed for both termini. A man lives 
near to the suburban station of one company and has his office near 
that of another company. The managers of the respective com- 
panies do not seem to possess the intelligence or the considerstion 
to afford facilities for the public to travel to and fro on either line. 
Why should a season ticket holder from Victoria not be allowed to 
travel ou any company's line out of the two stations at Victoria, to 
any suburban station near his home ? These matters do not interest 
the railway management, because they would be useful tothe public 
who reed not be considered. We all remember the late chairman 
of the S. E. R., who excused the list of maimed passengers on his line, 
in an accident outside Cannon Street Station, on the grounds that 
they were decently dressed people who were hurt, and they ovght 
not to be travelling third class, even, we suppose, to avoid S.E. 
frowsy firsts. 

Mr. Waller points out that to get by train from Chawbent to 
Liverpool occupies an average time of two hours, with two and 
sometimes three changes cn route, and even this can only be done 
at seven fixed times daily. The distance is 26 miles by rail, and 
24 by road, for which tbree hours should suffice, and the author 
thinks that with à tramway service, the hour would probably be 
saved by the passenger's ability to start when he wished and return 
when convenient. The railway fare is 1s. 114. return, while the 
fare of the Lancashire Light Railways will not exceed 1s. 3d. to any 
part of Liverpool. He points out that the South Lancashire Tram- 
ways, now constructing, will connect up directly with systems 
aggregating 400 miles, on which facilities for interchange, not only 
of passengers, but also of goods, ought to be afforded. Goods trattic 
has yet to come to the tramways. One result of municipal tramways 
has been to make them little local affairs, on which at most a few 
parcels could be carried. Municipal narrow views have refused to 
recognise the possibility of trattic beyond the borough boundary. 
This view of tramways wil. have to disappear. In the pamphlet 
before us, the possibilities of goods tratfic are pointed out, and 
details are considered in the shape of suitable wagons for the 
purpose. | 

Those who know Lancashire are well aware of the enormous 
local traffic done by carts. The Heaton Mersey Bleach Works, for 
example, six miles outside Manchester, are kept supplied with goods 
to be bleached, entirely by huge horse wagons, and this is simply a 
single case out of many hundreds of others where it would be 
pessible to utilise a tramway. 


Electric Plant for Rand Mines.—Tke Jie and 
South African Gazette says: Ihe enormous improvement which bas 
taken place in recent years in everything relating to elcctrical 
machinery, has not left the great mining companies on the Rand 
unaffected, and whereas seven or eight years ago none of the mines 
were able to provide themselves, except at probibitive cost, with 
their own power, and were consequently compelled to be tributary 
to an outside institution like that of the Rand Central Electric 
Works at Brakpan, large numbers of them now are not unly able to 
and do supply themselves, but upon much more economical and 
favourable terms than from an outside source. The consequence of 
this is a Jarge increase in the demand for electrical material of all 
kinds, which is constantly being added to as each mine makes a 
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further extension of its establishment, or a revision of its plant. 
This transformation of old plante was especially active during the 
enforced period of idleness after the annexation, some mines, like 
the May Consolidated, merely limiting their reconstruction works 
to displacing the numerous small steam engines used to drive 
separate items of their plant by electric motors, still drawing their 
supply of current from the Brakpan Works, while others set up 
complete gencrating plants outright. According to latest reports, 
10 mines are still tributary for current to the Rand Central Works, 
which also supplies a number of chemical and industrial establish- 
ments and a part of the demands of Johannesburg and the railway, 
its aggregate contracts totalling 2,400 н.р. With the new mines 
coming into working, or opening up, and with the prospective 
municipal tramway and lighting scheme, very large calls for elec- 


trical material will be made, and Home firms are advised to bestir 
themselves accordingly.” 


Electrical Standardising. Testing and Training 
Institution.—As a result of the recent scholarship examinations, 
tke Board of Control of this Institution have made the following 
awards :— 


To Mr. Herbert Stanley Phillips, of Oakham School, Oakham, Rutland, an 
exhibition of the value of 80 guineas, tenable for two years. 


To Mr. John Nelson Nayler, of Kingswood School, Bath, & prize of 20 
guineas, 


Personal,—Mr. E. Parkinson, chief inspector of the 
Bradford City Tramways, who bas received an appointment under 
the South Lancashire Tramways Company, was last week the 
recipient of presentations from the management and clerical staff, 
and from the drivers avd conductors, in token of their appreciation 
of his work among them in Bradford. 'The presentations were made 
by Mr. C. J. Spencer, the manager of the Bradford Tramways. 


Fire Prevention Exhibition.—The British Fire Pre- 
vention Committee is assisting in the organisation of a thoroughly 
representative international fire exhibition on technical lines, to be 
held at Earl's Court from May to October, 1903. Those who are 
interested in this very worthy project can obtain circulars giving 
full particulars as to classes of exhibits from the acting secretary, 
British Fire Prevention Committee, 1. Waterloo Place, London, 


S.W. There are, of course, departments for electrical safeguards 
aud electric alarm calls. 


Cleaning Boiler Tubes.—The cleaning of boiler tubes 
inside and the appliances for doing so have been discussed recently by 
the Revue de Mécanique, Though a thin scale is probably less harmful 
and of better heat-conducting power than generally supposed, any 
really thick scale must seriously diminish the capacity of a boiler. 
Probably the effect of scale is less apparent than it otherwise would 
be because the tube area is considerable, and when some tubes fall 
below their maximum capacity others begin to do more work. To 
clean a tube when much curved is perhaps not very easy, but straight 
tubes should be easily bored out. Probably even a small bent 
tube could be bored out by means of a suitable boring-head and a 
flexible shaft. A straight tube should easily be bored out, and in 
an electric works with current at hand it should be a simple matter 
to bore out a boiler tube by means of a rapidly rotating cutter-head 
electrically driven, the head being cooled by a good stream of 
water, which will also serve the purpose of washing away thie 
débris. It is surmised by our contemporary that it would be found 
as cheap to prevent scale as to remove it, a view with which 
general agreement may be expressed. The outside cleaning of 
tubes can be effected by steam jets or air jets. These will remove 
dust and loose soot, but will not remove tenacious soot resulting 

from bad combustion, a sort of sticky tar such as it is usual to burn 
off economiser pipes by running the gases through without water 
in the pipes. The cleaning of tubes inside by means of acid ів 
disputed. By some it is thought that the acid will not touch the 
metal so long as any scale remains to be dissolved; others hold a 
contrary view. We are inclined to think tke acid method is safe, 
but should welcome some tests that might well be instituted by the 
boiler insurance companies upon boilers about to be removed from 
work, or immediately upon removal, so that some definite and 
precise knowledge might be gained on the subject. Flue dust dces 
not appear to adhere to vertical tubes, though soot will, and the use 
of scrapers seems almost universal in economisers. The economiser 
may, however, be worked eatisfactorily without scrapers where the 
furnace arrangements are such that no smoke is made. 


Metric Weights and Measures.—An important report 
was issued recently by the Decimal Association, showing the pro- 
gress made since the issue of the last report in February, 1901. 
Numerous Consular Reports are cited, to show tbat the need of 
reform is urgent; the Russian Government has taken steps in the 
direction of adopting the metric system, the United States, the 
Commonwealth of Australis, and leading men in Canada and South 
Africa, have passed resolutions strongly in its favour, while the 
Convocation of London University, the Associated Chambers of 
Commerce and others regard the compulsory adoption of the metric 
system as imperatively necessary in the interests of our trade. No 
fewer than 266 members of Parliament have expressed their approval 
of the movement, an increase of 95 since 1901. The question 
appears to be drawing to a head; if we do not take the first step, 
the United States will do so, and then we shall be compelled to 
follow suit—just as they will follow us, if we take the initiative, 
aswe sbould. Probably important progress will be derived from 
the Conference of Colonial Premiers. A sudden change of any 
kind is contrary to the established customs of the British 


people ; but the adoption of the metric system, say, in two years 
time, as a compulsory measure, is of the first importance, and 


deserves the earnest support of everyone who is interested in the 
maintenance of our foreign trade. 


Accident on Newcastle Tramways. — A serious 
accident occurred on Wednesday afternoon on the Newcastle trolley 
lines. The trolley wheel of a fully loaded car which was ascending 
a steep incline up Westvate Hill suddenly lett the wire, and as the 
rails were wet and greasy the brakes refused to act. The car ran 
backwards and collided with another full car which was also 


ascending the hifl. A number of persons were injured, some of 
them seriously. 


Appointment Vacant, — Assistant engineer for Edin- 
burgh Electricity Works, at +100. 


THE CENTRAL STATION ENGINEER. 


Мв. J. G. GRIFFIN, of Burnley, has been appointed resident 
electrical engineer and tramways manager at Swindon, at a salary 
of £250. 

Mr. LEONARD ANDREWS has placed his resignation as Corporation 
electrical engineer at Hastings in the hands of the Lighting 
Committee. It is understood that it is contemplated to retain his 
services as consulting engineer. 

The Bolton T.C. has appointed Mr. Woop as station superinten- 
dent at the electrical works at a salary of £140 per annum. 

On ist inst, Mr. C. D. Tarte, borough electrical engineer, 
presented Mr. J. WirLIAMS, engineer-in-charge, on behalf of the 
staff, with a silver-mounted dressing-bag and other articles, upon 
the occasion of his leaving Salford to take up an appointment under 
the Sheffield Corporation. Mr. Taite spoke highly of Mr. 
Williams's ability and his long period of service, he having been 
engineer-in-charge at the opening of the first generating station at 
Salford seven years ago. 

Mr. A. D. CONSTABLE, lately testing engineer at the Croydon 
Corporation Electricity Works, was on Thursday, July 30th, pre- 
sented with a gold-mounted fountain pen, a set of folding com- 
bination compasses, and a smoker's cabinet, the occasion being his 
departure to take up the position of chief assistant to the Chatham 
and District Light Railways Company. Mr. Gray Scorr, in making 
the presentation, referred to Mr. Constable's valuable services, and 
the regret that all felt at losing him; a most hearty send-off 
terminating in the usual way with musical honours. 

Mr. R. Mackay, assistant mains superintendent at the Croydon 
Corporation Electricity Works, will shortly be leaving to take up a 
similar appointment with the British Westinghouse Company. 

Mr. A. PICKERSGILL, assistant electrical engineer to the Dewsbury 
Corporation, has been appointed engineer to the Cleckheaton 
U.D.C. There were over 100 applicants for the position. 

The Canterbury T.C. has increased the salary of the first assistant 
engineer at the electric light works, Mr. F. A. Lewis, from £2 to 
£2 7s. 6d. per week. 

Mr. G. E. Hears, assistant electrical engineer at York, has been 
appointed electrical engineer at Erith. ` 


NEW COMPANIES REGISTERED. 


Minehead Electric Supply Company, Limited.— (74,382). 
This company was registered on July 18th. with a capital of £2,000 in £1 shares, 
to carry on in Somerset or elsewhere, the business of electricians, providers of 
соси. suppliers of light, heat, power, traction, and sound, manufacturers 
of, and dealers in, and with cables, wires, lines, accuinulators, meters, 
generators, distributors, posts, insulators, fittings, lamps and the like, electrical 
and mechanical engineers, «о. The first subscribers (each with one share) 
are :—J. R. Davis, solicitor, Minebead, Somerset; Mrs. M. 8. Davis, Minehead, 
Somerset; J. Boddy, baker, &c., Minehead, Somerset: Mrs. L. Boddy, Minehead, 
Somerset; Mary Mowatt, manageress of Hotel Metropole, Minehead, Somerset, 
Miss G. Mowatt, Hotel Metropole, Minehead; and Mrs. L. Leather, Minehead. 
No initial public issue. The number of directors is not to be less than two nor 
more than seven; the subscribers are to appoint the first; qualification, £50. 


East Anglian Engineering Company, Limited (74,407).— 
This company was registered on July 22nd, with a capital of £10,000 in £1 
shares, to take over the business carried on at Stowmarket and elsewhere by 
the Anglian Engineering Company, Limited, to adopt an agreement betweeu 
F. C. Peecock of the first part, H. W. Wilson of the second part, and 
F. Татог, for this company, of the third part, and to carry оп the business of 
consulting, mechanical, and electrical engineers, manufacturers of cycles, 
motor cars and carriages, wire drawers, tube makers, &c. "The firss subscribers 
(each witb one share) are:—F. C. Peecock, Stowmarket, solicitor; Н. W. 
Wilson, Stowmarket, engineer; P. C. N. Peddar, Stowmarket, land agent; 
H. Mase, King's Lynn, electrical engineer; 8. A. Mow, Needbam Market, 
bank manager; H. N. Prentice, Stowmarket, engineer; and E. M. Crosse, 
Stowmarket, engineer. No initial public issue. The number of directors is 
not to be less than three nor more than seven; the first are F. Taylor, Н. Mase, 
and H. W. Wilson; qualification, £500. 


D. Santoni & Co., Limited (74,406).—' This company was 
registered on July 22nd, with а capital of £2,000 in £1 shares, to take over the 
business of importers and exporters of economic, domestic, scientiflo, curative 
and pesume electric рапс, dealers in international novelties and electrical 

в and accessories, &с., carried on by D. Santoni, at 22, Goswell Road, E. C. 
he firat subscribers (each with one share) are :—E. Durien, 87, Elgin Crescent, 
W.; H. A. Welte, 55, Hunter Street, W.C., clerk; J. Law, 78, Albert Street, 
N.W., seoretary; J. H. Macdonald, 177, Cavendish Road, Balham, B. W., clerk ; 
V. Bornand, Winchester House, Victoria Square, Birmingham, electrical engl: 
neer ; C. C. MacCarthy, 14, Swinbourne Grove, Manchester, electrical engi- 
neer; and K. Fiedler, 90, Chiswell Street, E.C., merchant. Minimum cash 
subscription 10 per cent. of the shares first offered to the public ; provided tbat 
not less than 1,000 ahall be во offered. The number of directors is not to be less 
than two nor more than seven the first are D, Santoni and V. Bornand, 
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Sheppey Water and Lighting Company, Limited (74,364).— 
This company was registered on July 16th, with a capital of £12,000 in £1 
shares, to supply the Island of Sheppey, and especially the parishes of Minster 
and Eastchurch, or other places in Kent, with water and electric light and elec- 
tricity, and to carryon the business of waterworks proprietors, electricians, 
electrical and mechanical engineers, gas makers and suppliers, &e. The first 
subscribers (each with one share) are:—F. F. Ramuz, J.P., Shorefield, South- 
end, land agent: G. H. Wills, 62, Park Road, Sittingbourne, retired brick 
manufacturer; L, Seager, London Road, Sittingbourne, contractor; M. Pierson, 
72, High Street, Sheerness, farmer; J. R. Bligh, Eastchurch, Sheppey, con- 
tractor; W. A. Benson, C.E., Brambledown, Minster; and G. F. Ramuz, 68, 
Cheapside, E.C., auctioneer. Minimum cash subscription 25 per cent. of the 
shares first offered to the public. The number of directors is not to be less 
than five nor more than seven; the first are W. A. Benson, G. H. Wills, F. F. 
Ramuz, J.P., L. Seager, M. Pierson, J. R. Bligh and G. F. Ramuz; qualifica- 
tion, £100; remuneration, £60 per annum, divisible. Registered office, 4, 


Edward Strect, Sheerness, Sheppey, Kent. 


David Moseley & Sons, Limited (74,437).—This company was 
registered on July 24th, with a capital of £300,000 in £10 shares (14,000 pre- 
ferenca), to acquire the business of india-rubber manufacturers and merchants 
carried on by D. Moseley, J. F. Moseley and O. G. Moseley, as David Moseley 
and Sons," at Manchester, London, Glasgow. Birmingham, Sydney and else- 
where, and to carry on the business of manufacturers of, and wholesale and 
retail dealers in, articles and goods made wholly or partly of india-rubber or 
other gum, carriers by land and water, shipowners, warehouremen, wharfingers, 
constractors of railways, tramways, gas and electric works and other works and 
conveniences, &c. The subscribers (each with one share) are:—D. Moseley, 
Chapelfield Works, Chapeltield Lane, Ardwick, Manchester, manufacturer; 
J. F. Moseley, Chapelfield Works, Chapelfield Lane, Ardwick, Manchester, 
manufacturer; О. G. Moseley, Chapelfield Works, Chapelfield Lane, Ardwick, 
Manchester, manufacturer; Mrs. R. Moseley, Cringle Hall, Levenshulme; 
Miss L. Mo-eley, Cringle Hail, Levensbulme ; Miss M. M. Moseley, Cringle 
Hall, Levenshuline; aud Mre. B. Allen, The Cedars, Heaton-Mersey, Lancs. 
No initial public issue. The number of directors is not to be less than three, 
nor moro tban five; the first are D. Moscley, J. F. Moseley and O. G. Moseley 
(all permanent governing directors); qualification, £10,000; remuneration of 
governing directors £5,000 per annum, divisible. Registered office, Chapelfield 
Works, Chapelfield Lane, Ardwick, Manchester. 


Concordia Electric Wire Company, Limited (74,416).—This 
company was registered on July 9810, with a capital of £2,000 in £1 shares, to 
acquire any inventions relating to the production of light, heat, sound, power 
or other effects by electricity cr otherwise, or to the generation, use, storage, 
accumulation, measurement, distribution and transmission of electricity, and 
to carry on the business of manufacturers of and dealers in and with eiectric 
wires, electricity meters, gas meters, cycles, motors, steam condensing and 
water-softening devices, e'ectric lamps, switches, cut-outs, batteries and 
appliances, and the like, electricians, electrical and general engineers, con- 
tractors, dc. The first subscribers (each with one share) are :—H. E. Hill, 182, 
Leander Road, Brixton, cashier; A.C Worman, 25, Shepherd Street, Plaistow, 
clerk ; O. M. Bollon, 431, Liverpool Road, N., clerk; C. M. Murphy, 81, Victoria 
Road, Chelmsford, clerk; F. Hopkins, 29, Heron Road, Herne Hill, clerk; 
E. W. Hopton, 27, Haverhill Road, Balham, clerk; and R. M. Albery, Bridge 
Road, Chertsey, farmer. No initial public issue. The number of directors 18 
not to be more than three; the subscribers are to appoint the first; remunera- 
tion as fixed by the company; L. A. Frank, of 31, Wiltshir? Road, Brixton, is 


the first secretary. 


Barnaby & Co., Limited (74,481).—This company was registered 
on July 28th, with а capital of £3,000 in £1 shares, to act as an electric supply 
company in all its branches, to create, necumulate, transmit and distribute 
electricity, magnetism or other similar avency, and to carry on tne business of 
electrical and mechanical enginecrs, manufacturers of, agents for and dealers 
in electric, magnetic, telegraphic, telephonic and other appliances and 
apparatus, manufacturers of steam, hydraulic, pneumatic and other engines 
and appliances, &c. The first subscribers (each with one share) are:— 
W. Collins, 16, Damer Street, Sheftield, traveller: F. Newham, 394, Ecclesall 
Road, Shefüeld, cutlery manufacturer; W. F. Barnaby, 195, Balmoral Road, 
New Brompton, Chatham, electrical engineer; C. W. Harrison, 35, Rustlings 
Road, Sheffield, manager; Mrs. В. Hides, 171, Nortbumberland Road, Sheffield ; 
Mrs. L. Collins, 16, Damer Street, Sheftield; and W. Wreghitt, 37, Botanical 
Road, Sheffield, hosier. No initial public issue. The number of directors is 
not to be less than two nor more than five: the first are W. Collins and 
W. F. Barnaby; qualification, £50, Registered oflice, 13, College Street, 
Rotherham, ncar Sheffield. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Leeds Copper Works, Limited (62,225) [formerly “ English 
Electro- Metallurgical Company, Limited. Name changed June, 1902].— This 
company's annual return was filed on June 5th, when all the shares were taken 
up in a capital of £70,000 in 300,000 preference, and 400,000 ordinary shares of 
£1 each. £1 has been called np on each of 200,000 preference shares, resulting 
in the receipt of £195,800. £1,200 remains in arrears. £500,000 is considered as 
p on 100,000 preference and 400,000 ordinary shares. Mortages and charges, 


Metropolitan Electric Supply Company, Limited (23,395).— 
This company's annual return was flied on April 8th, when the entire capital 
of £1,000,000 in 100,00 shares of £10 each had been taken up. £10 per share has 
been called up on 97,968 shares, resulting in the receipt of £979,680. £20,320 is 
considered as paid on 2,032 shares. Mortgages and charges, £470,000. 


CITY NOTES. 


Dick, Kerr & Co., Limited. 


Mrssas, Dick, Kerr & Co., who have for some time been sole 
selling agents for and large shareholders in the English Electric 
Manufacturing Company, Limited, of Preston, have now taken over 
he whole of the shares of that concern. The business of Dick, 
Kerr has been conducted as a private limit:d company so far, 
its shares being held almost entirely by members of the firm. The 
amalgamation has been effected by Messrs. Dick, Kerr & Co, 
p changing £100,000 ordinary shares for the £200,000 in the 
2055 ish Electric Manufacturing Company, and they have excbanged 

45,000 out of the £185,000 preference shares in the latter 
inte any. The debentures have not yet been dealt with, but it is 
Р nded to convert the Dick, Kerr & Со. 4 per cent. debentures to 
i Per cent., the same as those of the other company, and to raise 

9 preference dividend to 6 per cent, all round. The capital 


of Dick, Kerr & Co. now figures at £840,000, and its profits for the 
last three years have averaged over £60,000, which is sufficient to 
pay the increased interest on the preference stock and debentures 
in the two concerns, and also to give a 10 per cent. dividend on tbe 
ordinary. For the current financial year the profits are estimated to 
be considerably in excess of previous years. The English Electric 
Manufacturing Company has also been earning substantial profits. 
It is stated that during the last 18 months these have been 


£67,000. 


Anglo-American Telegraph Company. 


Мв. F. A. Bevan presided last Friday at the half-yearly meeting of 
this company, and in moving the adoption of the report, said that 
the directors regretted that, owing to the falling off in the receipts 
for the first quarter, they were unable to pay the quarterly 
dividend which they had paid for some time past, namely, 15s. to 
the ordinary and 30s. to the preferred shareholders, and had only 
enough in hand to pay 12s. 6d. and 25s. respectively. Tae second 
quarter, however, brought increased traffic so far as to enable them, 
to pay the usual dividend. The receipts decreased by £13,167, but 
this company was no exception to other telegraph companies in that 
matter. He believed that all of the submarine telegraph companies 
experienced a falling-off in the receipts, probably owing to a 
diminution in the volume of business. It now looked as though 
there was going to be an improvement, for instead of a decrease for 
the month of July, there was a slight increase over July of last year. 
Then, besides the decrease in the traffic receipts, the Minia repair- 
ing ship earned £5,605 less than in the previous year, owing to the 
fact that the cables of all of the associated companies remained 
in such good order that there was no need for repair. 
The fact was that they only had one repair to effect for 
one of their friends, and that was executed so rapidly tbat 
they earned very little by the Minia. The total decrease 
in traffic receipts amounted to £18,773, which was serious, but he 
did not think it was to be considered on the whole unsatisfactory. 
There was a considerable decrease of expenses which went some 
way to reduce the total decrease for the half year. The working 
expenses were down by £705, the law expenses by £516, and the 
repair ship cost £1,261 less; the value of cable expended was 
£2,463 less, the total decrease being £60,048, which being deducted 
from the decrease of receipts £18,558 left a net decrease of £12,510. 
The decrease arose simply from the volume of business being less, 
and the fact that their cables and those of their partners were in 
better order than they had been for a very long time, and he was 
glad to say that at the present time the cables were in good working 
order, with the exception of one small calle on the other side of the 
Atlantic which would be repaired very quickly. The directors 
watched carefully the development of wireless telegraphy, wbich 
was now associated not only with the name of Marconi but with 
other systems. What would eventually develop from it they were 
not in a position to say. They had been told time after time that 
they would see those systems established in a month or two or 
three, and now August had come and notbing apparently so far 
as he knew had occurred which should make tbeir opinion differ from 
what they had expressed upon a previous occasion, that though this 
system would produce a certain class of telegrams, such as between 
ships and the shore, or between ship and ship, there was no reason, 
so far asthey could cee at present, to believe that they would compete 
with the class of telegram which tbis company and the othercable com- 
panies sent, because, as he had already said, they could not see that 
they would be able to compete with this company in accuracy or 
speed. As an instance, in the present week they, from their Stock Ex- 
change office, were able to send no less than 1,063 messages in the 
space of two hours. So long as they were able to senu telegrams 
with that speed and with perfect accuracy the directors did not 
think that Anglo-American shareholders need be greatly alarmed 
about the development of wireless telegraphy. Lord Kelvin had 
told him that he had given careful atteution to this matter, and he 
did not believe the shareholders need be alarmed at the prospect. 
Of course they could not say what might happen, science developed 
in such a wonderful manner that it was impossible to predict or 
prophesy, but, considering their own speed and perfect accuracy, it 
would be a long time before wireless telegraphy could do them very 
much harm. After a few words relating to the French lawsuit, for 
which they had long had a favourable judgment, but could not get 
their money, the speaker formally moved the adoption of the 
report. А 
This was seconded by Mr. Bort, and carried unanimously after 
several deferred shareholders had aired a grievance about the 


renewal fund. 


Baker Street and Waterloo Railway Company. 


THE report for the half-year ended June 30th last, to be sub- 
mitted at the meeting on the 7th inst., states that the capital 
expenditure during the half-year amounted to £66,011. The 
estimate for the current half-year is £175,000. The construction 
contracts and agreements relating thereto bave now been transferred 
by the Metropolitan District Electric Traction Company, Limited, 
whose capital was £1,000,000, to the Underground Electric Railways 
Company of London, Limited, with a subscribed capital of five 
millions sterling. Satisfactory progress is being made with the 
construction of the works. The company’s Bill bas passed through 
the Committees of both Houses of Parliament, and is now awaiting 
third reading in the House of Commons. The engineers’ report, 
issued with the directors' statement, states that since their last report 
the works have made progress as follows:—The western running 
tunnel at Waterloo has been completed to Addington Street. The 
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eastern running tunnel has been continued southwards to a point 54 
yards short of the Waterloo Station tunnel. On the north side of 
the river the shield chamber for the second station tunnel at the 
Embankment has been constructed, and the shield is now in course 
of erection. The eastern station tunnel at Oxford Street has been 
completed, and the headwall built ready for continuing the running 
tunnel. The western running tunpel has been continued from the 
point in Regent Street near Vigo Street, where it was suspended, to 
a point 230 yards south of Oxford Circus. On the northern section 
of the railway the eastern running tunnel, which was suspended in 
May last year at a point in Regent’s Park, north of the outer circle 
roadway, was started again on June 30th last, and is now about 
to cross under the said roadway. At the station at Waterloo the lift 
chamber or booking hall bas been covered in, and is ready for the 
internal fittings. At Piccadilly the works remain as they were at 
the last report, and at Oxford Street preparations are being made to 


ia some underpinning work to enable the large lift shaft to be 
sunk. 


Metropolitan District Railway Company. 


THE report for the half-year ended June 30th last says that the 
company has again suffered seriously from the competition of the 
Central London Railway, although the recent large reduction of 
fares at Ealing, Hammersmith and other West-End stations will, 
it is confidently believed, assist the company to regain its traffic. 
The Ealing and Harrow Railway is being now prepared for electric 
traction, and it is hop:d that the railway will be opened before the 
end of the present year. The Metropolitan District Electric 
Traction Company, who contracted to erect the power house at 
Chelsea and electrically-equip the District Railway, has become 
absorbed in a larger company, with a subscribed capital of 
£5,000,000, known as the Underground Electric Railways of London, 
Limited. This company is rapidly pushing on with the erection of 
the generating station and the other works. The contracts for the 
construction of the Brompton and Piccadilly Circus Railway have 
been let and its land notices have been served. The works are now 
in active progress. An agreement has been made whereby the 
Brompton Company will construct the portion of the District Com- 
pany's deep level line from Earl's Court to South Kensington. 


a 


North Metropolitan Tramways Company. 


THB report for the six months ended June 30th last says that the 
Bill for the electrification of the company's lines in Middlesex, the 
application for which was authorised at the last meeting, has pasced 
both Houses of Parliament, and by arrangement with the Middlesex 
County Council and the Metropolitan Electric Tramwaye, Limited, 
it is now proposed to apply to the Board of Trade for their consent 
to a sale of these lines to the Metropolitan Electric Tramways, 
Limited, and an agreement to this effect will be submitted for con- 
frmation at the meeting. The Act slso contains power to increase 
the number of directors to six, and a resolution to this effect will 
be submitted to the meeting. The directors recommend that Mr. 
James Devonshire, the managing director of the Metropolitan 
Electric Tramways, Limited, be elected as such additional director. 


Great Eastern Railway Company. 


AT last week's meeting of this railway company, Lord CLAup 
Нлмігтох, who presided, said that the company's officers were 
considering, and had reported to the directors on, improved 
traction, both by means of steam locomotives and by the elec- 
trification" of a portion of the line. These were matters which 
were receiving the constant attention of the board, but they had 
not yet come to any decision as to the method tat ought to bo 
adopted. The new decapod locomotive of exceptional power, 
which they were building as an experiment, was not yet completed, 
and they could not find in America or elsewhere any railway work- 
ing by electricity trains of 13 carriages capable of conveying 656 
passengers equal to a total weight of 210 tons atatwo minutes’ 
interval, which was what they required. It was doubtful whether 
a railway working such trains would, with the existing knowledge 
of electrical traction power, be commercially successful, which, of 
course, was the principal point to be considered, although there was 
no doubt that it would be possible to work the traffic in the manner 
indicated. As to existing electrical railways which conveyed much 
lighter trains, there was by no means unanimity of opinion as to the 
best mode of working, &c. The Central London Railway had been 
opened only two years and yet the board of that company bad 
decided on an alteration of their system of working. The 
shareholders would remember also the different opinione 
expressed at the inquiry before the Board of Trade as to 
whether the Ganz or the multiple unit system should be 
adopted for the “electrification” of the Metropolitan and the 
District railways. Again, before the Lords’ Committee on the tube 
railways this session one expert said that Parliament made a mis- 
take in allowing the Central London Company to build an 11 ft. 
6 in. tube. Another expert, on the contrary, argued that the 
Central London tube was quite sufficient, and that a larger tube 
wou!d prevent many undertakings from being & financial success. 
He alluded to other differences between experts, and said that the 
board did not, therefore, consider that they ought at present to 
bind themselves down to any particular system, even in order to 
prevent the extension of the tube lines into the company's district. 
One tube scheme, through Leyton and Walthamstow to Waltham, 


had been withdrawn, but the promoters announced that they would 
bring it forward again next session, while another, the North-East 
London scheme, which would compete with the Great Eastern line 
for its Tottenham and Edmonton traffic, had been passed by the 
Lords’ Committee. To enable them to pay a dividend of 34 per 
cent. on the ordinary shares, the promoters of the last-mentioned 
scheme estimated that they would carry 63,333,000 passengers per 
annum, which was equal, making the usual allowance of 25 per 
cent. for Sunday traffic, to 194,000 passengers per day. This wasa 
number which, in practical working, could not be carried over a 
double line of railway ; while the whole of the traffic carried by 
the Great Eastern, the North London, and the Great Northern rail- 
ways from the district proposed to be served by the North-East 


London tube was only 27,215,147 per annum, or equal to 83,482 
per day. 


— 


Blackpool and Fleetwood Tramroad Company. 


TER report for the half-year ended June 30th last, to be submitted 
to the meeting on the 21st inst, states that, including the eum 
brought forward from last half-year, the balance of profite, after 
providing for debenture interest, is £3,538, and the directors recom- 
mend a dividend at the rate of 4 per cent. per annum, which will 
absorb £3,000, writing off & eum of £500 to depreciation re- 
serve, and leaving & balance of £38 to be carried forward to the 
current half-year. The number of passengers carried during the 


half-year was 679,740. The receipts from all sources amounted to 
£9,941. 


City of London Electrie Lighting Company. 


Tug half-yearly interim report of the directors contains the follow- 
ing tabulated statements, showing the position of the company at 
various periods :— 


NUMBER OF CUSTOMERS AND LAMPS CONNECTED 
(After allowing for Disconnections on Account of Removals, &c.). 


—— —ͤ.'b— a a i ĩ¶—7r a «⅛ ↄ—ͤ—-—-—-— — 


| | | 
‘Dec. 81, Dec. 31, Dec. 31, Dec. 81, June 30, 


Ey gels, lul — 


— 4 
Number of customers being sup- | | 

plied  .. и “э v E 7,414 8,738 9,855 10,618 10,650 
Number (equivalent) of 8-c.r. lamps 


connected i Е К zi | 855,825 429,698 | 611,118 549,175 | 558,526 


On June 30th, 1902, in addition to the lamps connected, therc 


were 15,362 awaiting connection on completion of the consumers 


wiring, &c. 
. Comparison oF HALF-YEARLY Gross REVENUE, 


First 6/ First 6 birst 6 First 6 | First 6 
Revenue. months months months months months 
ie 1898. of 1899. of 1900. of 1991. | of 1902. 


= gece cer — — — 


. é—ü＋ũ— ——— — — 


Gross revenue from sale of elec- £ £ | £ £ £ 
tricity for public and private 
lighting and meter rentals, ex- 
cluding sundry receipts... .. | 78,552 
Increase over previous year .. vex (286 de- 
ios 


After payment of interest on the first and second debenture 
stocks and loans, the net revenue for the first six months of 1902 
(including the amount of £14,063 brcught forward from 1901). 
subject to adjustment, was £63,864 available for depreciation, 
reserve, any special charges, and dividends on the preference and 
ordinary shares, &c. | 

From the above it will be seen— 

(a) That after deducting the lamps disconnected at the request 
of consumers, principally owing to refusal to supply such consumers 
at unremunerative rates, the lamps connected to the company's 
mains show a net increase of 9,351 during the six months, notwith- 
standing the present competition. | 

(b) That the reduction in the working expenses, to which your 
chairman called ettention at the last ordinary general meeting, ie 
being maintained, especially in the consumption and in the price 
of coal. 

As a consequence, the net revenue for the past six months shows 
a considerable ivcrease, as follows :— . 


99,219 100,550 | 120,122 | 121.280 
20,661 1,837 25,672 (1892 de- 
| сгеазе.) 


First | First , , First 
—— six months six months | six months 
of 1900. | of 1901. ` of 1902. 
Net revenue for half year D. 217,916 439,411 £49,801 
Add amount brought forward from | 
previous аг ex ds $c 1,622 | 11,849 14,063 
Total available ae T £19,538 | 450,753 £63,864 


| 


The dividend оп the company's preference shares for the six 
months ended June 30th last has been paid. The appeals to the 
House of Lords in respect of the contracts with the Corporation of 
London will probably not be heard until after the Long Vacation. 


(Continued on page 232.) 
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EDOUARD HOSPITALIER. 


Tue Société Internationale des Electriciens will, in 1903, have 
a distinguished president, anelectrical engineer who has long 
attracted the attention of the electrical world by his researches, 
his originality, and the correctness of his methods. In 1877, 
M. E. Hospitalier left the Ecole Centrale, Paris, with 
diplomas conferring upon him the titles of engineer of arts 
and manufactures and mechanical engineer. He immediately 
devoted himself to the electrical industry, which was then 
undeveloped. In 1879 he became secretary to the journal 
entitled La Lumiere Electrique,and in 1881 he joined the staff 
of L’Hlectricien, in the same capacity, and was appointed а 
member of the Chancellor’s office of the International 
Congress of Electricians. The question of the first electrical 
units, which were adopted at this time, interested him 


greatly, and all the 
articles that he pub- 
lished at that period, 
and we might add, that 


publisb, have always 
tended to define clearly 


he stil continues to a ion 


p 

units, and to insist on 

exact measurements. In n 
1882, when the City of V. 
Paris founded the 
School of Industrial 
Physics and Chemistry, 
M. E. Hospitalier was 
chosen as professor of 
electricity. He fitted 
up all the laboratories 
required for measure- 
mente, experiments, and 
teats of all kinds. The 
course of lectures given 
by him for 20 years, 
and constantly modified 
according to the pro- 
gress of electrical 


electrical elements and ә j 


uw 


science, is a model of Epovarp HOSPITALIER, PRESIDENT-ELECT OF THE S. I. E. 


its kind. What is 

especially admired in him, is his method, the clearness of 
his explanations and his justice in appreciation. We have 
only to consult the record of the pupils turned out by him to 
see that they have been taught in a good school. 

In 1883 M. Hospitalier became editor-in-chief of 
L' Electricien, and retained this position until 1890. 

M. Hospitalier has taken a great interest in the Société 
Internationale des Electriciens. In 1884 he was elected 
secretary of the Society. In 1893 he was appointed 
Vice-president; and now in 1902 he has just been 
elected president for the year 1903—4. During this 
period he has constantly written papers of the highest 
importance for the Society. In 1884 he wrote a paper 
on transformers of electrical energy, and later on 
another on electrical definitions, notation and symbols. 
In 1885 he spoke on  :ctrical notation. In 1886 he 
described an automatic switch applied to the charging 
of electric accumulators. In 188% he was studying 


electric meters. In 1591 he visited the Frankfort Exhi- 
bition, and gave demonstrations of polyphase alternating 
currents, He read a paper on the provisional pro- 
gramme proposed for the International Congress of 
Electricians at Chicago in 1893, and in the same year he 
visited America. M. Hospitalier was one of the first to 
speak of carbide of calcium and its applications in the 
manufacture of acetylene. He also interested himself in 
electric automobiles in 1897, and in the Cab Competition 
and the Automobile Exhibition of 1895. 

M. Hospitalier has been called upon to sit on many com- 
missions and committees, and almost always the duties of 
secretary or reporter have devolved upon him; these duties 
have always been fulfilled by him most conscientiously, and 
to the entire satisfaction of his colleagues. In 1888, he 


was appointed secretary of the Committee of Organisation of 
the International Con- 


gress of Electricians of 
1889. In 1859 he 
was a member of the 


Electro- Technical Com- 
| \ mittee of the Universal 


Exhibition of 1889, and 
z- secretary of Section Il. 
(Industrial! Applica- 
tions) of the Interna- 
tional Congress. At 


4 this period the City of 
TR. Paris was intent upon 


E 
«Ё the Halles Electrical 
| Works. M. E. Hos- 
pitalier was à member 
of the  Electro-Tech- 
nical Committee of the 
km City of Paris, In 1x90 
КА?” | he acted as reporter to 
the judges in the Elec- 
tric Meter Competition 
instituted by the City of 
Paris. 

In 1892 he became 
editor-in-chief of L'/n- 
dustrie Electrique. In 
1891 he was vice- 
president of the International Congress of Electricians 
at Frankfort-on-the- Main; in 1493 he was official 
delegate at the Chicago International Congress of Elec- 
tricians; in 1896 he was vice-president of the Inter- 
national Congress of Electricians at Geneva; in 1898 he 
was honorary president of the jury of the electrical section 
of the Turin Exhibition. Lastly, in 1899 he was reporter 
to the Admission and Installation Committees of class 23, at 
the Paris Universal International Exhibition, and in 1900, he 
was reporter to the jury of class 23 (The Mechanical 
Production and Utilisation of Electricity), and reporter to 
the International Electrical Congress. М. Hospitalier's 
scientific researches have been described in L Electricien 
(1881— 1890), and in Z'/ndusírie Electrique (1892—1902). 
They had for their special object the industrial and 
scientific methods of measurement that have been used since 
1882 at the School of Industrial Physics and Chemistry of 
the City of Paris, the graphic study of the working of 

E 
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dynamos, accumulators and electric meters, and the distribu- 
tion of electrical energy by continuous, alternating, simple and 
polyphase currents. The unification of electrical units and 
terminology has always been an object of special interest to 
M. Hospitalier. | 

Amongst the works published by M. Hospitalier we 
may mention the Formulaire Pratique de Г Hlectricien,” 
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YARMOUTH CORPORATION ELEkcTHhICITY Works. 


which has ap- 
peared every year 
since 1883, Les 
Compteurs d'ener- 
gie électrique” 
(1888), “Les 
recettes de l’ Elec- 
tricien” (1895), 
* Polyphased Al- 
ternating Cur- 
rents, written 
specially for the 
proprietors of the 
ELECTRICAL RE- 
VIEW, and pub- 
lished by them in 
English in the 
year 1896, and 
“Le Vocabulaire 
technique indus- 
triel et commer- 
cial Français — 
Anglais — Alle - 
mand" (1900). 
Amongst the in- 
struments inven- 
ted by M. Hospitalier is the Ondograph, described and 
illustrated in the ELECTRICAL Review for June 13th and 
20th, 1902, which is so valuable for registering the wave- 
form of electric currents. In 1900, at the conclusion of the 
Exhibition. M. E. Hospitalier was made a Chevalier of the 
Legion of Honour. : 

To sum up, M. Hospitalier is an eminent electrical 
engineer, a professor of industrial electricity of the highest 
merit, and one who has rendered most valuable service in 
industrial instruction. He takes great interest in auto- 
mobilism, and is now engaged upon an original motor 
car, which will be worked by petroleum and by electricity 
without accumulators. —— 

His chief characteristic is his independence and freedom 
of opinion, which have made him many friends and, perhaps, 
some enemies. 

An entente cordiale has existed. between ourselves and the 
subject of our sketch ever since he entered the domain of 
technical journalism, and in the same year that, M. Hospitalier 
joined L’ Electricien, the ELECTRICAL REVIEW, previously 
published monthly, and later fortnightly, became a weekly 

In the early days he was a frequent contributor to 
our columns, and on his writings we have always set the 
highest value. 


GREAT YARMOUTH TRAMWAYS. 


THE electric tramways constructed by the Yarmouth 
Corporation were opened last month, and we give a brief 
account of the installation herewith. The Corporation 
obtained powers to carry out the work in 1599, but at first 
hesitated between putting them in force and leasing them to 
a company. The Yarmouth & Gorleston Tramway Com- 
pany, whose lease expires in 1904, had been bought up by 
the British Electric Traction Company, Limited, and when 
the Corporation invited tenders for leasing both under- 
takings in 1901 the company was almost the only bidder ; 
the Corporation, however, decided to take matters into its 
own hands, and proceeded to appoint Messrs. Preece and 
Cardew as consulting engineers. 

The system comprises about six miles of single track, laid 


on four miles of route. The contracts were awarded as 
follows : — 


Overhead construction and bond- The British Insulated Wire Com- 
ing. pany, Limited. 

Battery, reversible booster, and Messrs. Crompton & Co., Limited. 
switehboards. 

Cars T js m .. The Brush Electrical Engineer- 

ing Company, Limited. 


Engines and dynamos ... Messrs. W. H. Allen, Son & Co. 


Rails w 5 - .. The Ougrée Works, Belgium. 

Boilers m dd ... Messrs. Babcock & Wilcox. 

Cables Em . The Telegraph Manufacturing 
Company, Limited. 


The permanent 
way was laid by 
Mr. J. W. Cock- 
rill, borough sur- 
veyor, with local 
labour, the time 
occupied being 
about 8 months. 
The rails weigh 
90 lbs. per yard, 
and are in lengths 
of 45 ft. The 
foundation con- 
sists of a concrete 
bed 6 in. thick, 
on which the rails 
are laid to a gauge 
of 3 ft. 6in. The 
rails are tied every 
6 ft., and cross- 
bonded at inter- 
vals of 120 ft. 
The special work 
a& points and 
crossings was car- 


YARMOUTR: Tramway PLANT iN PowER STATION. ried out by 
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SPECIAL Work ON YARMOUTH TBAMWAYS. 


Messrs. Askham Bros. & Wilson, of Sheffield. The steepest 
gradient is 1 in 27, and the sharpest curve 48 ft. radius, 


-ier 


F 


— T raoa 


i — —— —ñ— — —— 


Vol. 51. No. 1,289, Асосѕт 8, 1902. 


THE ELECTRICAL REVIEW. 


229 


he bonds are of both the Crown and plastic type. 


lamps. This work 
was carried out 
under the super- 
vision of Mr. 
Morshead, for the 
B.I.W. Company, 
Limited. 

The cars, which, 
with their trucks 
and equipment, 
were built entirely 


by the Brush Elec- 

trical Engineering | | 
Company, Ltd., Kok: | : 
are capable of iui N d 2-26 


seating 49  pas- 
sengers each : they 
areof the 1,000 À 
single-truck type, 
carrying two 25- 
H.P, motors. The 
controllers are of 
the Brush type, 


and the trolleys of Messrs. Brecknell, Munro & Rogers's 
Hand and electrical brakes are fitted. Fourteen 


pattern. 
cars have been put into service so far. 


| Кешш 
e 


PLAN OF YARMOUTH STATION 


Nis the requirements of the tramways, extensions had 
machi carried out at the generating station, and new 
еу Wie installed. The boilers are of Messrs. Babcock 

id Wilcox’s standard type, two in number, and are fitted 
The steam pipes were fitted by 


with superheaterg, 


The 


trolley wire ів 409 in. in diameter, and is suspended from 
brackets carried on side and centre poles, as found con- 
venient, The poles are also utilised for telephones and arc 


———————————— 


YARMOUTH : Cars ON LINE. 


COAL STORE | 


Messrs. James Russell, of Wednesbury, and the valves аге 
of Messrs. Hopkinson’s well-known pattern. The steam 
traps are of the Geipel type, and the lagging of sectional 
magnesia. 
The engines are 

— : of Messrs. W. H. 
|  Allen's vertical 

' compound con- 

| densing type, of 

4 300 rH.P. each; 
the cylinders 

а= are 14 in. and 

24 in. x 10 in. 
stroke. The 
engines are fitted 
with forced lubri- 
cation, and run at 
360 revolutions 
per minute. They 
are direct-coupled 
= to six-pole com- 
pound generators, 
"supplied by the 
a British Schuckert 
Company, having 

an output of 360 
amperes each at 
560 volte. The battery consists of 240 E. P. S. cells, of. 
360 ampere-hours capacity, and works in combination 
with a reversible booster of the Crompton type. The 
switchboard was also made by Messrs. Crompton and 
Co., Limited; the circuit breakers are of the B.T.H. 


Ly 


pe. 
The cables, which were supplied by the Telegraph Manu- 
facturing Company, consist of two mains from the gene- 
rating station to the battery sub-station, of the "25 sq. in. 
concentric lead-covered type, drawn into Doulton ducts, and 
three feeders from the sub-station to the trolley wire, each 
'2 sq. in. in cross-section, single core armoured, and laid 
direct in the ground. 

Mr. E. St. John represented Messrs. Preece and Cardew, 
and Mr. O'Hara the Brush Electrical Engineering Company, 
Limited, during the work of construction. 

Mr. Gordon Bryant is the borough electrical engineer, 
and we have to record our indebtedness to him for the fore- 


going particulars of the system. 


SEcTION OF RAIL JOINT. 


Lincoln.— For some time negotiations have been in pro- 
gress between the Lincoln Tramway Company and the Electricity 
Works Committee of the Corporation relative to the proposed pur- 
chase of the tramway undertaking, and a special meeting of the 
City Council has been summoned for September 2nd for the 


purpose of giving the company notice of intended purchase. 
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THE ARC WORKS, CHELMSFORD. 


IT is always a pleasing duty to draw attention to the part 
which has been so long and ably played by Messrs. Crompton 
and Co., Limited, in the electro-technical industries, and we 
gladly take this opportunity of once again giving promin- 


Fis, 1.—GeNERaTORS UNDER TEST. 


ence to this pioneer firm, and of entering at greater length 
upon the objects of the visit to Chelmsford to which we 
made brief reference in our last issue. 

It is probably well within the recollection of our readers 
that on August 5th, 1898, we published an exhaustive and 
profusely illustrated description of the Arc works, so that 
our present article will be devoted to extensions which 
have recently been 
made. There is 
no need to go into 
particulars of the 
main shop, which 
is practically as it 
stood in 1898, 
with the excep- 
tion, we believe, 
of three additional 
bays. 

We may, how- 
ever, mention that 
amongst the large 
number of in- 
teresting modern 
tools installed in 
different parts of 
the shops may be 
seen a 25-ft. stroke 
double-headed side 
planing machine 
by Messrs. Geo. 
Richards & Co., 
an 18 ft. turning 
and boring mill by 
Messrs. Smith and 
Coventry, a power- 
ful Ingersoll mil- 
ling machine, а 
large band saw for 
cutting magnet 
bars, by Messrs. Noble & Lund, and other tools by most 
of the representative firms in England as well as many of 
the leading American manufacturers. One particularly useful 
combination of tools is to be seen in the erecting bay. It 
consists of a large floor plate upon which a number of 
portable tools can be placed in cases where it is necessary to 
take the tools to the work instead of vice versa. 

Next in importance to the main shop is that devoted to 


the manufacture of (arc lamps, switchboards, and the various 
electrical instruments for measuring and testing purposes. 
Until February, 1902, the whole of these lighter manu- 
factures were produced by Messrs. Crompton & Co. at 


their old works in Moulsham (some half mile from the 
present 


building), which grew from the original 

workshop established by Mr. R. E. 
Crompton in 1878. These works, 
however, as is usual under such 
conditions, had become increas- 
ingly inconvenient as a result of 
successive enlargements, and in the 
beginning of 1901 it was decided to- 
build an entirely modern shop for 
this class of work in close proximity 
to the dynamo shop at the new works, 
and regular work was commenced at 
the end of February, 1902. 

The floor space is 270 ft. wide.by 
160 ft. long; the width of 270 ft. 18. 
the maximum that the ground allows, 
but the length can be extended 
almost indefinitely. 

A space of 40 ft. by 160 ft. is 
screened off at the west side of the 
shop, and forms the instrument de- 
partment. The rest of the shop, 
comprising the lamp and switch 
departments, is quite open. A space 
of 55 ft. in width is reserved across 
the whole of the north end of the 
building as a store, and is separated 
from the working portion of the 
shop by an open partition. A portion of this store is 
again fenced off ia the centre of the building, and is used 
as a tool shop. The machine shop occupies a width of 
two bays and a half in the centre of the building; the 
east side is given up to the manufacture of the various 
types of arc lamps, the construction of switches, switch- 
boards, projectors, &c., being carried on on the west side 


Fig. 2.—100-ron TRAVELLING CRANE BY Messrs. Вволрвехт & Sons, FITTED WITH CROMPTON MOTORS 
FOR ELEcTRICaL DRIVING. 


On the south side is a range of offices for the shop 
manager, with his draughtsmen and office staff, so placed, 
that effective supervision is maintained over the whole of 
the shop. | 
The shop is entirely lighted by arc lamps, the portion 
devoted to instrument work having the arcs inverted, во as 
to avoid any shadows. Low pressure steam heating is used 
thronghont, and there is a complete system of fire mains and 


— 


Un Sal 
— 


pim 
qu 
1 * power | 
ү de 2 
g < pere 
mx 
yes 
ied len 
A [4 ah 
esi no i 
zum Th 


fe PD ЧУ *. 


me ge so сч огы] BG o. 7р (S pe 73 e 


— 2 


һу... 


01 51. No. 1,289, Avausr 8, 1902.] 


of gas mains for the supply of “ Dowson” gas, which is 
used for brazing, soldering, &c. The whole shop is motor- 
driven, the current for this and the lighting being obtained 
from the power house of the dynamo shop. 

In both tbe lamp and switch departments there is a large 
plant of interesting and up-to-date tools to be seen, notably 
turret drilling and tapping machines for dealing rapidly with 
the numerous different sized holes in the arc lamp frames. 
With such machines it is possible to fix the frame into its 
drilling Jig, and drill and tap all the holes before it is 
removed from the jig, even though there may be many dif- 
ferent sizes. There is also a number of most modern capstan 
lethes by both English and American makers. 


Errictzgncy AND Loss Cunvzs ОР THE CALCUTTA 800-kw. DYNAMOS. © 


The department is also provided with a test room in which 
all lamps are tested before being sent out. 

In the instrument department, which is occupied chiefly in 
the manufacture of measuring instrumente, amperemeters, 
voltmeters, potentiometers, and other high-grade instruments, 
the firm is also engaged in originating gauges and cutting 
tools for the system of small screw threads recommended by 
the British Association Committee in the Bradford report of 
1900. These gauges and tools are being made on a system 
now being worked out in the shops under notice, and, itis hoped, 
will give a good degree of accuracy without excessive cost. 


A high perfection of geometrical form should be obtained in 


practice, An electrical contact gauge measures easily within 
one-thousandth of a millimetre. Messrs. Crompton attach 
much importance to the establishment of accurate dimensions 
and forms for the small appliances in their instrument shop, 
and are paying a great deal of attention to this subject. 
Some very interesting and accurate tools are also installed in 
this shop, inclnding lathes ranging in size from those used 
by watchmakers to machines with 5-in. centres, together with 
small milling machines, &c., of different types. 

It may be mentioned that the method of remuneration 
adopted throughout the works is largely piece-work, but the 
premium system in a modified form is in use for standard 
articles. The time offices are provided with “ Bundy” time 
recorders. ! | 

The electrica] energy for the service of the whole of the 
works is provided by three direct-coupled generators—two 
low-speed seta and one high-speed combination. The former 
consist in each case of a 150-Kw. continuous current 
Crompton generator coupled to a 240-H.P. horizontal engine 
by Mesers. Marshall, Sons & Co., of Gainsborough, the 
engines being fitted with Proell-Marshall valve gears. The 
generators each have a 6-ft. diameter armature built up on 
the engine crankshaft, and the eight-pole field magneta are 
entirely of steel. The high-speed set is a 200-H.P. com- 
bination, the dynamo being a bipolar machine and the engine 
a Willans, 

Steam is provided by three Babcock & Wilcox boilers, 
each rated at 5,000 lbs. of steam per hour. Two of these 
are fitted with the same firm’s latest pattern Scotch furnaces 
for burning smoky coals, and have superheaters of the latest 
type, the third having a chain grate stoker for small fuel. 
À Green's economiser is also fitted. The condenser is placed 
above the boiler house on steel stanchions; it is of the 
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evaporative surface type, made by Ledward, and is large 
enough to condense the steam when either of the engines is 
working up to 240 H.P. The vacuum is obtained by an air 
pump on the Edwards principle, made by the Central Marine 
Works, of Hartlepool, and driven by a motor. The cen- 
trifagal pump for circulating the water is also electrically 
driven, and the feed water is forced into the boiler by a 
three-throw horizontal pump, motor-driven. 

The switchboard, by which the supply of current to the 
entire works is regulated, has been designed in an exception- 
ally substantial manner, and represents Messrs. Crompton 
and Co.'s latest practice as regards details of the switches and 
other gear for low pressure distribution. 

On the occasion of our visit the testing bed was occupied 
by two multipolar generators, each capable of giving an out- 
put of 800 Kw. when running at a speed of 230 revolutions 
per minute (fig. 1). These machines were built for the 
Calcutta Electric Supply Corporation, for whom Messrs. 
Crompton & Co. are contractors for the whole plant and 
machinery. It may be of interest to note, in passing, that 
the Calcutta Company started in 1897, the first instalment 
of plant providing for a total output of 888 xw. The 
demand for lighting and power has, however, been so rapid 
that the stations have been extended to 
9,500-Kw. capacity, which will include the 
two machines above mentioned, and further 
extensions are still under consideration. 

The generators are fitted with slotted 
drum-wound armatures 7 ft. in diameter; 
s» Ше magnets are compound wound, the out- 
"x side diameter of the yokes being approxi- 
mately 12 ft. The commutators are fitted 
with carbon brushes, and all bearings are 
self-oiling. The net weight of the armatures 
is 13 tons each, the total weight 30 tons 
for each machine. Although the generators were primarily 
designed for lighting purposes they embody all the essential 
qualities of dynamos for traction work, and could be used 
equally well in that capacity if necessary at a future date. 

Being designed for use in India, the greatest care has been 
taken to ensure the cool running of these generators, and 
even on continuous work at their normal load the temperature 
rise of the machines is below the average. Their efficiency is 
very high, reaching 94 per cent. at full load,and they run 
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sparklessiy without brush shifting from full ioad to no load. 
Three slightly larger generators have been supplied by Messrs. 
Crompton & Co. to the Glasgow Corporation. 

Fig. 2 is an illustration of a 100-ton travelling crane, by 
Messrs. Broadbent, and as supplied by the Aro Works. The 
motors for this are of Messrs. Crompton’s protected type, 
fitted with slotted drum-wound armatures, commutators 
of hard drawn copper, carbon brushes, and series-wound 
field magnets. | 

They are all wound for a voltage of 220, and run in 
either direction at any load with fixed brushes. 

The hoisting motor is rated at 35 B. MI. P., and is fitted 
with a rim brake electrically controlled. This brake and 
controlling magnet is mounted direct on the motor, so that 
the motor and brake are self-contained. 
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The motor driving the longitudinal travel is of 25 B. H. p., 
and the motor driving the cross travel is of 10 B. H. p. 

The machines are controlled by starting and reversing 
switches of the liquid type, which give extremely fine 
regulation. 

The cross conductors on the crane are of bare copper, the 
collecting shoes being mounted directly on the crab, and the 
span of the crane is 36 ft. 6 in. 

The offices, main shop, lamp shop and instrument 
shop are all interconnected by telephones, and by 
means of an exchange in the general offices can be con- 
nected to the telephone system of the country—an arrange- 
ment which conduces not only to the convenience of the 
staff, but also t» that of the firm's customers and to thc 
expeditious and accurate execution of orders. 

A large mess-room and wash-house for the men is in 
course of erection on a portion of the company's property, 
and the upper portion of this will be fitted as recreation and 
dining rooms for the staff, pupils, &c., while the workmen’s 
dining-room will be used as a recreation room for the men 
in the evenings. In addition the men have a library, a 
sports club, and a sick benefit club, and by the granting of 
small allotments at a nominal charge and in other ways 
Messrs. Crompton & Co. make every effort to secure the 
welfare and goodwill of their employés. 

At the conclusion of our description of the Arc works, just 
four years ago, we said :— 

* With such a combination of machinery, and with the 
experience gained by years of study of Continental methods, 
Messrs. Crompton should have no difficulty in meeting the 
enterprising German or other foreigner on his own ground, 
and competing on favourable terms for the world's require- 
ments in electrical manufactures," 

Last week Lieut.-Col. Crompton was interviewed by the 
representative of a commercial contemporary, and the gallant 
officer’s opinion on the position occupied by the English 
electrical contractor to-day was not very comforting, so far at 
least as South Africa is concerned. The Germans and 
Americans will have the first look in, he says, in spite of 
anything we can do, but he thinks that English engineers 
will have a chance after a bit. For ourselves, we are 
more optimistic; we have every confidence that our trade 


with South Africa will experience a substantial development 
at no distant date. 


.... О = 


CORRESPONDENCE. 


The Salary Scandal. 


As one of those who applied for the Tonbridge prize, may 
I be allowed to justify myself for so doing. 


I have had an experience extending to almost nine years | 


in workshops, drawing office, and central stations; during 
the whole of this time I have “scorned delights and lived 
laborious days," and nights too, in acquiring the knowledge 
which our exceptionally interesting but exacting profession 
requires. And now, at 27 years of age, I find myself with 
under £150 per annum. 

I might, as you suggest, have become a footman or a 
chaffeur at much less expense in labour and in cash. In- 
deed, I have asked myself again and again, in Miltonian 
phrase— 

Were it not better done as others use, 


To sport with Amaryllis in the shade 
Or with the tangles of Naera's hair. 


But it is too late now, and I have grown too fond of 
engineering to desert it. E | 

The great majority of jobs for which my experience has 
fitted me are advertised at from £100 to £150 per annum 
(the companies are little better than the municipalities in 
this respect). As you must know, for every such job adver- 
tised at least 100 applications are sent in, so that even in 
those cases where the advertisement is not merely formal,” 
the chance of obtaining the job is very remote. The large 
number of applicants, even when the rate of pay is so low, 
proves that the supply of such men as are qualified far 
exceeds the demand; this being 80, it is almost hopeless to 
expect better salaries to be offered, so I rely on my 100 to 1 


chance, and hope to get the prize—if not this one then 
another. I don't think the salary is enough; of course it 
isn’t, but I see no prospect of getting anything better, and 
as things are, £150 per annum in an inexpensive place like 
Tonbridge is a temptation to 


Esperan. 


In the sixth chapter of his ** Considerations on Representa- 
tive Government," J. S. Mill dwells upon the dangers and 
infirmities of the system. Classifying what he terms the 
posilive evils of governments he writes, “first, general 
ignorance and incapacity, or to speak more moderately, 
insufficient mental qualifications in the controlling body.” 
Enlarging on this point he proceeds further on in the 
chapter no progress at all can be made towards obtaining 
a skilled democracy unless the democracy are willing that 
the work which requires skill, should be done by those that 
possess it. A democracy has enough to do in providing 
itself with an amount of mental competency, sufficient for 
its own proper work, that of superintendence and check. 
... . ln preportion, as its composition fails to secure this 
amount, the assembly will encroach, by special acts, in the 
province of the executive.” 

That a certain standard of intelligence must be reached 
before people are aware how little they know, is as true of 
the representative body as it is of the individual, and it 
looks dangerously as though the averave of intelligence in 
many local councils is not up to this standard. 

They elect an engineer fully believing that they, as a 
body, can do much of his work better than he could himself. 
They select his staff; maybe compel him to purchase 
inferior stores against his better judgment ; call for an 
explanation if he discharges a coal-trimmer, and generally 
encroach on his powers both as engineer and manager. As 


а result he has a low official s/aíus and a correspondingly low. 


Salary. 
A. N. I. E. E. 
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CITY NOTES. 
(Continued from page 226.) 


Central London Railway Company. 


Tue fourteenth ordinary general meeting of the (shareholders of 


this company was held on Tuesday at the Holborn Restaurant, Sir 


Henry Oakley presiding. 

In proposing the adoption of the report, the CHAIBMAN said he 
thought he might say that their past year showed some very 
encouraging features so far as the working of the railway, and the 


results of the working, were concerned. Dealing first with the 


capital expenditure, they had received on debenture account 
£107,000, and they had spent £21,537. The chief items of capital 
expenditure were in the purchase of land at Shepherd’s Bush for 
enlarging their station there, and for providing additional lifts at 
the Marble Arch, where they had completed a purchase which they 
had made some time ago in anticipation of enlarging the station 
there, and in the provision of new motor cars, which they bad 
determined to establish with à view of avoiding the complaints 
which they received on account of vibration. They hoped that the 
new motor cars would begin to be delivered to them in 
October, and that before they met again they would be 
in good working order, and would obviate the evil of 
which residents along the line had more or less com- 
plained. ‘Turning to the working, he thought, on the whole, they 
had done exceedingly well. They had increased the number of 
their passengers by very nearly 24 millions in the half-year. In 
the 26 weeks they had carried 23 millions of passengers, which 
included 2} million workmen at half fares. ‘The average fare 
remained practically about the same—it was now 1'88d., as against 
1:908. The gross receipts in the half-year amounted to £185,118— 
£20,000 more than in the corresponding period, which practically 
represented an increase of 124 per cent. The average 
earning per train-mile—which was one of the tests by which 
they arrived at whether they were working profitably or not 
as this year 5s. 8d., last year it was 5s. 2d. Therefore for every 
train-mile that they ran they were earning 6d. more than 
in the corresponding period, and they ran 15,000 more 
miles in the course of the half-year to earn that additional £20,000. 
But the most satisfactory feature about it was that an additional 
revenue had been earned without any real addition to their work- 
ing expenses. The accounts showed an increase of some £3,000 in 
expenses, but if they were analysed, it would be found that rates 
end taxes were £5,153 more than last year, due to the fact that in 
their early stages the company was not assessed to the full; - 
that really they had earned £20,000 more on an expenditure © 
£2,300 less than in the corresponding period. Including the 9 
over from last year, they had £98,465 to divide, and 
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providing for the debenture interest, £82,600 remained. 
Out of that they recommended the payment of a dividend at the 
rate of 4 per cent. on the original stock and on the preferred stock, 
which would absorb £47,000, and also to provide £9,994 for the 
dividends on the deferred stock, which under the Act was not pay- 
able until the result of the year’s working had been ascertained. 
That left them with an available balance of £25,600 to carry forward. 
He had been asked why they carried so large an amount forward, 
seeing that £14,000 of it would be sufficient to pay a dividend at 
the rate of 5 per cent. instead of 4 percent. The board, of course, 
gave that question most careful consideration, but they asked the 
shareholdera to adopt the course they recommended because it was, 
on the whole, the most prudent. They had to face the expenses 
incurred in their unsuccessful Bill of this session; they had also to 
face the improvements and alterations necessary to avoid vibration, 
and they were unable to ascertain precisely what those further 
charges would be, and they thought, therefore, it would be much 
better to wait until the end of the year before they divided any 
surplus. By that time they would have a fuller knowledge of all 
their liabilities, and they hoped and believed they would also, in 
the course of this half-year, add so sensibly to their profits that 
they might face the future without fear or misgiving. The 
question of ventilation had occupied the attention of 
the board. Some people were good enough to say that 
the air of their tunnels was not so good as they would like. To 
meet their views and to try and add to the comfort of their 
passengers, they now pumped the air out of the tunnel every night. 
They could not effectively do it in the day time, but it was done 
every night, ana on the waole the atmosphere was infinitely purer 
than any other. It had been examined by the local medical 
authorities, and they had also offered facilities for the London 
County Council's scientific advisers to examine it. They had not 
yet received their report, but they bad an inkling that it would be 
a tolerably good one. Referring to the Bill which they promoted 
in Parliament this session, he said the board, of course, thought that 
the House of Lords was wrong, and the more they looked into the 
subject the more satisfied they felt that in tbe interests of the public 
their Bill would have been preferable to that of their opponents who 
started as three separate companies, but who, when they came into 
the Committee room and found themselves opposed by their circular 
route, combined their forces, and succeeded in satisfying their 
Lordships that competition was very desirable in the interests of 
the public. 

Lord RATHMORE seconded the motion. 

Replying to Mr. Donkin, the CHAIRMAN said that although the 
House of Lords Committee indicated that they would give them 
power to make an extension at the City end, and also at Hammer- 
smith, in the nature of a loop, they thought it would not be 
wise to undertake that expenditure, because the scheme that they 
submitted before the Committee, though good as a whole, would 
not beso useful or commercially profitable if they only had the 
portion which the Committee suegested that they might take, and 
therefore they declined to do anything. The report was adopted. 


City and South London Railway Company. 


Mr. C. G. Morr presided on Tuesday last week at the half-yearly 
meeting of this company. This being practically the first half-year 
of the operation of the complete system, the chairman in moving 
the adoption of the report, went briefly over the past history of the 
railway since it commenced working 12 years ago, dwelling upon 
the difliculties of pioneering electric railway work, the patience of 
the sharcholders, the efliciency of the staff and management, and 
the assistance of financial men in the city who found money when 
it was not forthcoming from shareholders. At last they had 
brought the undertaking to a condition in which it might be fairly 
said to be а remunerative linc, as the dividend proposed for the 
ordinary shares was 3 per cent., the highest ever paid. The capital 
expenditure on the line up to the present stood at £2,464,408, and the 
net revenue for the half-year after payment of working expenses 
was £44,405 or £38,810 per annum. That gave a return of 3°60 per 
cent. on the capital expended, but if they deducted from the 
" capital expended,” the cost of issuing capital at a heavy discount, 
the net expenditure was brought down to £2,200,000, which made 
the return fully 4 per cent. upon the actual cost of the line. Witha 
railway such as this affording a permanent and not-likely-to-be- 
altered investment, a rate of 4 per cent. was a rate which would 
always raise and command the money in the market; therefore, he 
said that now they had solved the last problem left to them, for 
they had made the railway a profitable one worthy of investing in. 
After a few further remarks, Mr. Mott gave his usual state- 
ment of the accounts. On capital account they had received 
during the past half-year £71,824, and had expended £46,768, 
showing an excess of receipts amounting to £25,056, which had 
gone to reduce the debit of capital account. As regards the revenue, 
passengers had increased by 3,304,334, and the amount received 
from that source had increased over the corresponding period of 
last year by £25,137, in addition to which there was an increase on 
season tickets of £692, making the total increase from passengers 
425,829. Other items, such as parcels, transfer fees, &c., also 
showed increases, making an increased total of £26,708. To get 
that it had cost an increase of £2,694 for increased locomotive and 
generating power; traffic expenses had increased by £3,924, general 
aod other charges also showed increases, bringing up the net cos; 
Increase to £7,860 for earning £26,708. There was thus a net 
improvement of £18,848 in revenue. After payment of the 
dividends, £1,749 would be carried forward as compared with £733. 
A further £2,009 had been paid off the renewals account, which 
now stands at £1,034. The train-miles run this half-year had been 


618,470, an increase of 174,010, due to the Islington extension. The 
number of trains also increased, so as to give a faster and better 
service, to 100,975, an advance of 7,383. The numbar of passengers 
was 9,192,120, an increase of 3,304,334. The passengers per train 
had averaged 91:03 against only 62:91 a year ago, and the receipts 
per train had risen to 15s. 3d. against 10s. 10 8d. last year. The 
receipts per train-mile were 2s. 5:82d. against 2°. 384d. There had 
been a very large addition to the short-distance passengers. The 
most satisfactory item was the furtber reduction of the working 
expenses to 44°74 per cent. as against 52:36 per cent. last year. As 
the traffic increased this item had been steadily coming down, and 
he hoped it would continue to do so. The expenses per train-mile 
had been 1з. 195d. against 1s. 319d. The locomotive charges 
(power) had been 4'59d. per train-mile against 4:930. last year, 
showing decreases everywhere. The line was being worked very 
economically, and the traffic expenses had decreased to 6134. against 
6:40d. last year. He thought they could fairly congratulate themselves 
upon the result. After referring to the benefit derived from the 
subways which afforded facilities for interchange of traftic with 
other railways, and mentioning the incomprehensible rejection of 
the company’s Bill for the Euston extension which is to Ъз re- 
introduced again next session, he proceeded to refer to the City and 
Brixton Bill. He said that they arranged to abandon the principle 
part of their line and make only a small portion of it. They entered 
into an agreement to work that portion with their whole line upon 
terms which, if the Bill were passed, ought to easily obtain the funds 
for the purpose of making that piece; at the same time they thought 
the arrangement was a satisfactory one for this company. That 
Bill was still before Parliament. It had been delayed because of 
the advertisement of a company calling itself the City aud Surrey 
Electric Railway Company, a provisional syndicate. They bad had 
no connection with that railway and did not know the people. It 
was formed apparently to take over the position of tlie promoter of 
the Brixton Bill to find the capital; therefore they, whoever they 
might be, would stand in the same relation to this company as the 
promoters of the brixton line did at present. As far as he could 
read or understand the prospectus—it was not very easily under- 
standable—they would propose to drop the present Bill before 
Parliament and carry out the whole of the Brixton scheme. As far 
the City & South London Railway were concerned they would be 
glad if the money was raised because the lines would bring traffic 
over the existing portions of their railway. llowever they did not 
know what the promoters' intentions were: the Bill now before Par- 
liament must either be dropped or passed within the next few days. 

Mr. GRENFELL seconded the motion and it was adopted. The 
dividend was approved, and suggestions made by shareholders to 
increase the directors’ remuneration (it now stands at £1,300 per 
annum) were left over until next meeting. 


Great Northern and City Railway Company. 


SIR CHARLES SCOTTER presided on Friday last at the meeting of 
this company held at Westminster Palace Hotel. In moving the 
adoption of the report, he said that the line should have beea com- 
pleted at the end of June last, but it was not completed from various 
circumstances. On Wednesday, July 30th, he and his colleagues 


went to inspect the line, and he might say that they had a difference 


of opinion with the contractors as to when the line would be ready 
for opening for traffic. The contractors took a sanguine view, and 
were of opinion that the line between Drayton Park and Finsbury 
Pavement should be opened in the course of four or five 
montbs. His own experience was that & contractor must be 
allowed & month or two longer than he asked for, and pro- 
bably those two stations would be ready by the end of the 
year. They also inspected the generating station in Poole 
Street, Regent's Сапа. A fine and very spacious generating 
station—one of the largest in London—had been put up, and he 
proceeded to give a description of what they had seen. The engine 
house was practically finished ; its dimensions were 52 ft. by 122 ft., 
and about 60 ft. bigb, excludiug the basement. It contained four 
engines, each capable of developing in continuous running about 
1,600 1. H. P., and the capacity for overloads was up to 2,500 LH P. 
Those engines were of the most modern type, and especially designed 
for this class of work, and manufactured by Messrs. Muszrave and 
Co., of Bolton. The fly-wheel alone of the engines weighed nearly 
50 tons. The engines were lubricated by s modern system of 
automatic forced lubrication, and were of the cross-compound Corliss 
surface condensing type. They were supplied with steam from 
10 Davey-Paxman boilers of the cylindrical marine type, and coal 
was conveyed from the barge to the boiler house without being 
touched by hand. The engine house had a 30-ton electric crane, 
by Messrs. Booth. Auxiliary engines were installed to ensure that 
the tunnels should always be lighted. These engines were of the 
Peache type, by Messrs. Davey, Paxman. The boiler house was 60 ft. 
wide x So ft. long x 50 ft. high. The coal storage accommodation 
is for 1,000 tons, and that would enable them to have about a 
month's supply always on hand. The steel work had been all 
supplied by Messrs. Dorman, Long & Co. The roof of the build- 
ings was slated and glazed before the side walls were erected. 
When they were approaching to what might be called the experi- 
mental working stage, it was tne desire of the directors to invite the 
shareholders down to go over the railway and generating station. 
The mechanical stokers were made by Messra. Vicars. The steam 
and feci piping are duplicated. The rails for the permanent way 
were all delivered on the spot, and in process of being 
laid. They were of novel and improved type, weighing 
85 Ibs. per yard, supplied by Messrs. Cammell & Co., 
of Sheffield. Special rolled steel chairs would support the 
raila; they were fixed every 2 ft. 6 in., and so would ensure an 
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elastic cushioned road, and would reduce the vibration toa mini- 
mum. The rolling stock was being constructed by the Electric 
Railway and Tramway Carriage Works, and by the Brush Electrical 
Engineering Company. The carriages were wider than any existing 
suburban carriages, being 9 ft. 4 in. wide over all, and 50 ft. 
long. Seven of the carriages go to form a train, three being motor 
carriages, equipped with six 125-H.P. motors. They are to be con- 
trolled on the multiple unit system. The seating capacity of the 
trains was 450 passengers, maximum. The electric lifts were made 
made by Messrs. Easton & Co. "The directors were now considering 
the question of whether to open a section of the railway, or to wait 
until the short bit of line at the Finsbury end is completed, and the 
station made under the existing Finsbury Park Station of the 
G.N.R. Having referred to the company's Bill which has just been 
passed, and the question of the vibration clause introduced by the 
committees, the chairman moved the adoption of the report. 


This was seconded by the Earl of LAUDERDALE, and carried 
unanimously. 


Sir Hiram Maxim Electrical and Engineering 
Company. 
Тнв annual meeting of the above company was held at the works, 
Gillingham Street, S.W., on Thursday last week. 

Mr. Jures ре Meray, in moving the adoption of the annual 
report (copies of which were not obtainable by tre Press), referred 
to the serious illness of Sir Hiram Maxim, and said he had in- 
structed Mr. Wright, the manager of the contract department, 
and Mr, Hill, the manager of the lamp works, to prepare a report 
on their departments, and he would ask these gentlemen to read 
their reports. 

Mr. Howarp WniGHT said he bad looked carefully into the 
position and prospects of the engineering department of the com- 
pany, and he wished them in arriving at a correct idea of the true 
position to remember that the year 1901 was practically the first 
year's trading of his particular department, and they would recog- 
nise that in introducing a business of this special character a con- 
siderable time must always be allowed for laying down what he 
would term the foundation. "Very rapid strides had been made in 
this direction, and he was inclined to think that few firms had 
accomplished so much in so short a time. The figures in the 
balance-sheet did not give a correct idea of the real amount of 
business doue in the year, as most of the contracts were for large 
amounts, and they could not be taken fully into account until com- 
pleted, but that state of things would be remedied after the first 
few years’ working. The turnover taken into account in the 
balance-shect amounted to about £20,000, while the orders not 
taken into account amounted to £69,000. In addition to these 
actual orders, they had in the last eight months sent in some 300 
tenders, amounting to over £600,000. A number of these had not 
been settled, and in the natural course of things they would secure 
acertain proportion. In fact, in the case of one contract, involving 
about £180,000, they had a letter stating that out of four tenders 
received by the purchaser, theirs was by far the best scheme and 
would be approved, and that they would be asked shortly to pre- 
pare the necessary drawings and go fully into the details with a 
view to commencing the work. They had also under consideration 
geveral very large schemes in connection with electrical traction. 
Amongst the orders received might be mentioned contracta for the 
London County Council, Manchester Corporation, and the Local 
Authorities of Cardiff, Battersea, Hammersmith, Belfast, Wolver- 
hampton, Islington, Hampstead, Worcester, Newport, Wakefield, 
and Leytonstone ; for the Guernsey Electric Railway, the Charing 
Cross and City Electric Company, the Electrical Power Distribution 
Company, and the following firms :—Messrs Babcock & Wilcox, 
Messrs. Ferranti, the Silvertown India-rubber Company, Messrs. 
Vickers, Sons & Maxim, Limited, Messrs. Crompton & Co., 
Messrs. Macartney, McElroy & Co., Messrs. Blackwell & Co., Ltd., 
and the Bengal Nagpur Railway Company. Many of these con- 
tracts had been completed, and in several cases where an official 
opening had taken place, their part of the work had been favourably 
commented upon in the press. Their work was higbly spoken of 
at the opening of the Manchester new tramway station, which was 
the largest station in England, and the great speed with which this 
contract was carried out, had created a very favourable impression 
in several influential quarters. He might say that this department 
made it a first principle that all works must be of the very highest 
character both as regards design, workmanship and material, and 
the result of the policy was that the firm had already built up a 
reputation second to none in its specialities. Asa proof of this in 
many cases contracts had been placed with them, even when their 
price was not the lowest, simply because the committee who was 
deciding the matter were convinced that they were getting good 
value for their money by placing the contract in their hands. 

Mr. A. W. HILL said that in July, 1901, he was appointed works 
manager with instructions from the board to organise a factory 
capable of manufacturing 40,000 lamps, to provide for the contract 
entered into with the Lamp Company, and to accumulate a stock 
of all standard voltages and candle-power. ‘They had now over 
half a million lamps in stock which enabled them to despatch 
orders at once. Tney had a first-class lamp works, and he had 
every confidence in saying they had a factory equipped with up-to- 
date machinery and special tools of every character, both for the 
efficient and economical manufacture of the best incandescent 
lamps upon the market. As regarded the cost of the manufacture 
of the lamps, there was considerable difficulty in making a com- 
parison, but they were being manufactured now at least 34d. per 
lamp cheaper than was the case some months ago. They did not, 
however, strive to make the cheapest lamp upon tho market, but 


? 


the best, inorder to keep uptheirreputation. The first price would 
depend upon tbe number manufactured, for the factory was equal 
to turning out at least twice the number made at present with buta 
very small increase on the standing charges. On January 9th it was 
decided to cancel the concession to the Lamp Company, owing to a 
breach of the contract, and he was asked to undertake the com- 
mercial as well as the manufacturing operations, and he drew up 
price lists and catalogues and inserted advertisements in the 
leading technical papers. Up to that time the Lamp Company had 
done nothing in the way of advertising in the electrical papers. 
Travellers had been engaged, and numerous agente had been 
appointed. He might say that before this time in no case was the 
name of Maxim mentioned in the specification of large municipal 
bodies, but these authorities had been given the opportunity of 
testing their lamps, and these were now down on the lists of the 
War Office, the Indian Office, the London County Council, and most 
of the borough authorities. They had to record a steady increase 
in the number of customers. With regard to the future, he looked 
forward to & substantial increase of business. 

The CHAIRMAN, commenting on the report made by Mr. Wright 
and Mr. Hill, paid a high tribute to the ability and enterprise 
displayed by these gentlemen, and proceeding, referred to the re- 
transfer of the agency of Messrs. J. F. Pease & Co., owing to the 
difficulty there was in arriving at a proper ayreement as to the 
agency. He had before referred to new things they had in hand, and 
it was hoped soon to introduce a new arc lamp, which they believed, 
owing to its simplicity and small cost, would be very successful. 
In conclusion, he referred to the fact that the directors had waived 
their fees that year, and expressed the belief that the company 
would be ultimately very successful. 

The Hon. W. F. B. Massry-MainwaRina seconded the motion. 

A long discussion followed, and the accounts were severcly 
criticised as well as the statements made in the prospectus. 

Replying to various points raised, the CHAIRMAN said the board 
had paid £5,000 to the Lamp Company for shares under protest, but 
litigation was pending. It wastrue they took over the business of 
Edwards & Barnes, which they considered a good one, and which 
they got very cheaply. Theitemof £131,000 for the purchase of the 
concession and the works and business of the old company might appear 
a big item, but in the old company these items stood as an asset of 
£220,000. The compensation they received from Pease & Co. for 
the return of their agency was that Pease & Co. returned £5,000 of 
the company’s shares and handed over £1,500 of their own shares 
and £750 in cash. With regard to the item of £30 for option of 
arc lamp, that would cost them nothing more, for it would be 
handed over to them on the basis of royalties to be paid, aud if it 
was a success they would make a very good profit. The same 
explanation practically applied to the item of £130 for the auto- 
mobile option. The whole of the capital had been called up, and 
was being paid in payments spreading over 15 months. 

The report was adopted. 


British Electric Transformer Manufacturing 
Company. 


Tue fourth ordinary general meeting of the shareholders of the above 
company was held on Friday of last week at Dacre House, Victoria 
Street, S.W., Mr. R. Stewart Bain, C.A., presiding. 

The CHAIRMAN, in proposing the adoption of tbe report, said the 
old proverb that “good wine needs no bush," might, he thought, 
appropriately be applied to the accounts and to that company. For 
three years in succession it had been his pleasure to recommend 4 
dividend of 10 per cent. after putting aside provisions for 
reserve, depreciation, &c., equal to another 10 per cent. In the 
face of keen competition which existed in these days, and the 
talk of the British manufacturer being ousted by tne foreigner, 
they at least had a machine, which was successfully holding 
its own against those attacks. The best proof that could be 
given of that, was their ability year by yearto pay those substantial 
dividends, and not only to strengthen their positions financially 
by adding substantial amounts to their reserve fund, which 
was now equal to about 30 per cent. of the amount paid 
for their patents, but to strengthen it from a technical point 
of view by the aid of their adviser, the original inventor 
of their apparatus, who was not only able to keep abreast 
of the times, but with bis keen intuition and inventive ability, 
anticipated the requirements of the industry, and by his new 
discoveries and adaptations kept adding to their existing patente, 
increasing their value and lengthenirg theirduration. Many ofthe 
shareholders, he was glad to say, were scientitic men and connected 
with the electrical industry, and were better able to judge of the 
merits of the transformer than he was, but when he was at the 
works on the previous day he had had an opportunity of inspecting 
some transformers built in accordance with their new patents. It was 
obvious even to a layman that the 1897 design had been greatly 
improved upon. The new transformers were more compact in form, 
and the mathematical lines in which they appeared to be con- 
structed appealed to him, as he felt they must do to all of them 
who were engaged in that industry. He was of opinion that their 
new designs were as far in advance of their 1897 designs as those 
were in advance of the designs in existence then. He need only 
further point out that that meant they had added another four 
years to the life of their patents. In addressing them last year he 
mentioned that their new works at Hayes were nenring completion, 
and that they hoped to commence manufacturing in October. The 
actual commencement tcok place in November, avd although that 
was in the midst of their busiest season, when their customers were 
pressing for delivery, they managed to move and increase the 
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output as well, although that increase would have been considerably 
greater if they had not been engaged in that important change. 
The machinery was taken down by degrees and put up at Hayes as 
it arrived, and the men to work it followed in suitable detach- 
ments; the stock of raw materials was distributed between the two 
places, and the staff for a time doubled itself, во to speak, and the 
result was no customer had to complain of delay. All their 
employés went with them, and were now settled down in their new 
quarters with benefit to themselves. In starting their works at 
Hayes they appeared to have set an example, as several other ex- 
tensive works were now being erected, and cottages for workmen 
were being built. It was an advantage to a works to be surrounded 


by an industrial population. The new works had much better . 


facilities for handling work than the old. The vrofit and loss 
account showed that, although they had that removal to contend 
with, their sales bad increased by 12 per cent, as compared with 
last year, and their profit had increased from £6,658 to £7,194, 
which, with the amount carried forward, £1,960 146. 11d., gave them 
an amount of £9,155 7s. 10d. to deal with. That enabled them to 
recommend the usual dividend, to set aside the usual amount to 
reserve fund, and to increase the amount carried forward. The 
balance-sheet, which he thought might be considered very satis- 
factory, showed that they had expended £452 18s, 11d. in additional 
patents. That amount included the cost of their applications 
for single and polyphase patents in nearly every country in 
Europe, as well as in America, Canada, and South Africa. It also 
included a new three-phase patent, which they had acquired during 
the year. The total expenditure on the new works, including free- 
hold land, was £5,348 14s, or £657 63. less than the estimate. 
That, as well as the economy and efficiency exercised in the 
removal of the works, they might attribute to the special attention 
and ability exercised by their manager, Mr. Hetherington. Asto the 
present position of the company and its future prospects, he had 
already mentioned the keen competition they had to contend with. 
He was of opinion that that was likely to increase rather than decrease, 
but tbey believed that when efficiency was taken into account, they 
could sell as low as any manufacturer who worked on business lines, 
that was to say, who wished to make a profit. But to meet that 
competition and the steady increase in the growth of the business, 
it would be necessary to increase their capital. They were aware 
thatthe subscribed capital of the company was £20,000. "They had 
carried on their works upon that comparatively smsll capital for 
three and half years, For three successive years they had paid a 
dividend of 10 per cent., and put aside £7,500 to a reserve fund, and 
they were carrying forward £2,600. In addition to that they had 
purchased freehold land upon which they bad built their new 
works without increasing tbat capital, and further, they 
would see from the  balance-sbeet they bad to carry 
debts due to them, amounting to over £12,000, principally 
from municipal corporations, whore practice it was to retain a per- 
centage of their contracts for 12 months, as well as comparatively 
large stocks, and when they recollected that all that had been done 
on a subscribed capital of £20,000, out of which £5,000 was paid to 


the vendor, he thought they would all agree that they had done 


well; but they could not accomplish impossibilities, and they bad 
now reached & period when if the company was to increase its out- 
put, and he trusted its profits, it would be necessary to raise more 
capital. They bad not yet been in their new works quite nine 
months, and already the necessity for extensions was exercising 
their minds. Large power scbemes in several parts of the country 
were now advanced ғо far as to be in the market for plant, and the 
transformers for these would be on a large scale, both as to numbers 
and output, and they should do their best to secure a good share of 
them at prices leaving a fair margin of profit. "Then, again, station 
engineers with continuous current plant were now finding it advis- 
able to lay down alternating plant alongside of continuous plant 
to enable them to reach the outlying parts of their areas or to 
supply districts outside, and some considerable work of that kind 
would be coming on shortly. For those reasons alone it 
would be necessary to increase their capital, but in addition to 
the reasons he had already mentioned, there was the ques- 
tion of dealing with their foreign patents. That was a 
matter which was now occupying the attention of the board. They 
believed that these foreign patents formed a very valuable asset, 
and it might be more to the advantage of the shareholders, that 
subsidiary companies should be formed in the various countries to 
work them rather than grant licenses. He need hardly point out 
that that was very largely a matter of capital. As they were aware, 
the authorised capital of the company was £50,000, of which £40,000 
had been issucd, leaving only £10,000 to be issued on the present 
capital. With the hopeful prospects in view he thought it was 
unnecessary to point out that the ultimate capital of the company 
must be considerably in excess of £50,000, but whether they decided 
to rest content for the present with issuing the £10,000 still re- 
maining unissued, or to ask the shareholders to increase the nominal 
capital to a greater extent, largely depended upon circumstances. 
Whichever course was adopted, their interests were the first con- 
sideration of the board, and should it be found that the smaller 
increase would suffice for the present, it would be offered in the 
iret place to the shareholders, probably at a small premium. 

' Mr. T. PETERSEN seconded the motion, and the report was agreed 
0, 


National Telephone Company. 


THE thirteenth ordinary meeting of the shareholders of this 
Company was neld on Thursday last at Hamilton House, Victoria 


Embankment, W.C., Sir Henry Fowler, M.P., presiding. 


` 


In moving the adoption of the report, the CHAIRMAN said there 
were, on the whole, encouraging features in the accounts, and he 
hoped that the light in which the directors regarded tbe figures 
would be endorsed by the shareholders. 'The income wbich had 
accrued in respect of business during the past half-year was 
£821,743, and that compared with £774,714 in the corresponding 
half of 1901—an increase of £47,028. There had been a gradual 
increase of income in all their profit-earnirg departments. The 
working expenses for the half-year were £479,127, compared with 
£453,913 last year. Of course, an increase of income meant a corre- 
sponding addition to their working expenses, and although the 
directors were most anxious to keep the expenses down, the ehare- 
holders would understand that there were constant causes of incresse 
—the wages, material, and other matters which they had to meet to 
the best of their ability. The net result of the half-year, deduct- 
ing the Post Office royalties, which amounted to £75,577, was a profit 
balance of £267,043, as compared with £247,645 for the correspond- 
ing period of 1901, being an increase of £19,397. They would 
recollect that six months ago he called attention to the very 
serious snowstorm which occurred, and they put a con- 
siderable sum of money aside to meet the damage which 
resulted. They had now paid up everything in regard to it, but 
they bad had to provide an additional amount of £17,479, which 
would give them an idea of what an expensive calamity to the 
company a snowstorm was. The rentels carried forward for 
unexpired terms of running contracts amounted to £821,397 against 
£784,755 in the corresponding period of 1901. Out of the available 
balance of net revenue, amounting to £209,838, the directors 
recommended the payment for the ha'f-year of a dividend at the 
rate of 6 per cent. per annum on the first and second preference 
shares, 5 per cent. on the third preference shares, 6 per cent. on the 
preference sbares and preferred stock, and 44 per cent. on the 
deferred stock, which was equivalent to 5 per cent. on the ordinary 
shares, now divided into preferred stock and deferred stock. Out 
of the income the board proposed to transfer £70,000 to the reserve 
fund ; last year £65,000 was thus transferred. As their business 
increased and time ran on, and they became nearer and nearer to 
1911, it was the duty of the directors, as it was their intention, to 
increase the reserve fund to the utmost of their power. The result 
of the figures he had placed before them was that the balance 
forward would be £8,588. With reference to the expenditure on 
capital account during the last half-year—viz., £303,029—it was 
much the ваше as the amount spent previously, and they had 
expended that capital in the 9,600 new lines. The number of lines 
on which capital was expended in the corresponding half-year was 
7,993, во the shareholders would observe that with a very slight 
increase in capital expenditure they had made a considerable addi- 
tion in the number of lines. On the maintenance and renewal of their 
lines and instruments they had spent £133,719, which was about 
£10,000 more than was spent under that head Jast year. The other 
expenses showed automatic increases in most cases and some were 
very satisfactory, as, forinstance, the provision for the pension fund 
and interest on tbeir reserve. The balance-sheet showed that they 
had now expended on capital account a sum in excess of what they 
had raised upon capital. When the balance-sheet was prepared 
they had still to receive a considerable amount in respect of the 
last issue of deferred stock and there was no necessity for their 
creating any further burden on the company. Taking all the 
circumstances into consideration, he thought the balance-sheet 
deserved theirapproval. With reference to the general position of 
the company, last year he told them that there had been an increase 
in London since the Post Office competition was established of 2,290 
lines. They had had a very fair testing period as to the effect of 
that competition, and taking it from the time the competition began, 
which was November 18th last, he found that the increase of 
orders obtained in London amounted to 7,598, which was, he 
believed, as large an increase as they had had in any half year. 
He was sorry to say that in connection with that the public 
complained, it was natural they should, that their orders were 
not executed. They complained that the Post Office did not 
execute their orders sufficiently fast. Of the 7,500 orders of the 
company they had still 3,000 unexecuted, and they should proceed to 
execute them with the greatest possible speed. Under the circum- 
stances he had stated he might repeat what he had said at the 
last meeting, that he had no fear of the competition of the Post 
Office. He was satistied that it was not at present within the power of 
the Post Office or of that company, or of the two combined to supply 
the telephonic necessities of London. The whole matter was in the 
iuitial stage,and he repeated that until the Post Office was prepared 
to spend more money—and they had the nation’s purse at their 
disposal—or until that company was ina position to do so, it would 
be impossible to meet the necessities of London. He was not talk- 
ing of the provinces, but it would require a very large sum of money 
expended in London to meet all the requirements of the population, 
and provide the advantages which they were entitled to have. He 
should tell them that they were working most amicably with the 
Post Office. The rivalry which existed between the two bodies was 
simply a rivalry of accommodation, and both of them were doing 
their best to supply the public with what they required to the 
interest on the one hand of the revenue of the country, and on the 
other the legitimate interest of the shareholders of that company. 
There was only one other matter upon which he thought the share- 
holders would desire a little information, and that was in regard to 
the terrible fire which took place not a month ago in the City. Ho 
had not seen, himself, any fire connected with the company's 
buildings or works that compared with the ruin which that terrible 
fire created, and he would detain them while he read the official 
report of their manager of what he had done and was doing to 
repair the mischief that fire caused, and so that the least incon- 
venience possible might be caused to their customers, The 


| 


ee ыыы ыллыы лыы с ее еле е лл PR лу MM DM лл a лл a a aaa a INN UE CCS M —— C EE, 


236 THE ELECTRICAL REVIEW. 


Vol. 51. No. 1,289, Асаовт 8, 1902. 


— es eG So Se SS SS SSS tr QN 


— a Ф 
La nad 


report stated: Fire started at 8 o'clock on night of 
Wednesday, July 9th, and by 10.30 the place was gutted. 
The same night it was decided to clear out the adjoining 
offices occupied by the company for the district engineering and 
Instrument departments, and the same night reserve switchboards 
and other material were ordered by telephone from the Nottingham 
factory, and put on rail in trucks attached to passenger trains, 
That material was delivered and placed in the temporary exchange 
premises early on the next day (Thursday), otber premises having 
been secured for the staff displaced, and the staff in the meantime 
moved into them. All men for whom work could be usefully found 
were collected from London and other parts of the country, and 
were divided into night and day gangs, and the work of fitting up 
the temporary boards and joining up with the outside work bad pro- 
ceeded day and night and on Sundays continuously, with the result 
that a large number of subscribers were connected each day, and 
the whole of the subscribers, some 2,600 in number, were got 
working again within 16 days from the time of the fire. The out- 
side work was rendered difficult owing to the destruction of the 
recorde, and the fact that the derrick on the roof could not be used 
necessitated other arrangements to carry the cables. 100 new out- 
side cables had to be erected, and for this purpose three double and 
six single poles had also to be erected to carry the cables, and in 
two cases piers had to be built afd girders put in to support the 
poles. Upwards of 420 miles of outside wire and 334 miles of 
inside wire had to be put up. The satisfactory part of the business 
is that the new exchange, although, in a sense, a temporary 


one, will give a thoroughly efficient and good service.” 


He spoke with some feeling upon that question, because he need 
hardly say that no credit was due to the board in connection with 
it, but to the general manager, the London engineer, the London 
superintendent, and all their subordinates, for the zeal, enthusiasm, 
and ability which they displayed in grappling with the calamity. 
All the board had done in the matter had been simply to fully 
insure their premises, and he hoped at the next half-yearly meet- 
ing he should not have to appeal for any consideration on account 
of the extra expense incurred in connection with the fire. On 
behalf of the board he wished to tender their thanks to their officers 
and men, who were as enthusiastic as their masters in dealing with 
the calamity. 


Mr. ако. FRANKLIN seconded the motion, and the report was 
adopted. 

In angwer to a SHAREHOLDER, the CHAIRMAN stated that, as re- 
garded wireless telegraphy, he did not think it had yet passed into 
the commercial atmosphere; but when it did, the board would, of 
course, have to take it into consideration. 


Globe Telegraph and Trust Company. 


THE Marquis of Tweeddale, chairman, presided on Wednesday last 
week over the twenty-ninth annual mecting of the above company, 

held at River Plate House, and in moving the adoption of the report, 

said the accounts disclosed a very satisfactory state of things; their 
receipts, after deducting the usual expenses, amounted to E199, 370, 

being an increase over the corresponding year of £2,234, and that 

enabled them to pay the usual preference dividend of 6 per cent., 

and a final dividend of 4s.9d. on the ordinary shares, at the 
rate of 5; per cent., which was the best dividend the company 

had paid since its foundation 29 years ago, with the exception of the 

first year, when } per cent. more was paid. They had issued 300 
ordinary and 485 preference shares of the company under the powers 
conferred by tbe special resolution of 1875; the object being to take 
advantage of the low market price of certain shares of some of the 
best telegraphic companies, and those shares were acquired. The 
ordinary shares realised 11}, while the price received for the pre- 
ference shares ranged from 124 to 143. In every case the proceeds 
were invested profitably, and the premium accounts of £1,536 had 
gone to reduce the item of “differences of securities realised,” 
which was an item he dealt with fully last year. The shares were 
not offered to the shareholders, but were sold on the open market. 
With regard to thesè investments, there was a diminution in the 
receipts from the Anglo-American Telegraph Company of £860, due 
to the fact that in the March quarter that company psid 25s., 
instead of the usual 30s., on their preferred stock. It was satis- 
factory to know that at tbe last dividend they reverted to 30s., or 
6 per cent. No doubt the Anglo-American Company suffered from 
the German competition in the Atlantic, but the traffic in the 
Atlantic was increasing continuously, and probably in the 
long run tbe companies would recover their position. ‘Ihe receipts 
from the Direct United States Cable Company showed a diminu- 
tion of £497, which was a!so no doubt attributable to the same 
cause. As throwing light on the life of cables, it might interest 
the sbareholders to know that although the Direct Company bad 
only one cable, which had been working for 27 years, the elec- 
tricians who had recently tested it reported that it was working as 
well as if it had only just been laid. He did not mean to infer 
that all cables were in that state, but he believed tbe average life 
of в cable, where great care had been exercised in placing it, was 
much greater than was anticipated when they commenced opera- 
tions in submarine telegraphy. In the Submarine Cables Trust 
there was a slight diminution of £55, accounted for by the fact that 
a certificate had been drawn. They retained the coupon, which 
would no doubt go on increasing &8 more of the certificates were 
drawn. The interest on the debenture stock of the Western Tele- 
graph Company was slightly smaller tban last year, owing to their 
having sold £5,500 nominal, the proceeds of which bad been 
invested in the «hares of the same company. With regard to the 
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West Coast of America Company, last year they held £16,600 
nominal of the debentures, and these had all been sold except £600. 
The debentures, however, were at a lower price now than when 
they sold them. They had increased their holding in the Direct 
Spanish Company by 50 preference shates, but the dividend on 
these would come into next year’s accounts. In the Eastern 
Telegraph Company they had purchased a further £1,500 
nominal of ordinary stock, and the income from that company 
wis £67,374, or a small increase of £29. They would have 
a large income from the new shares next year. In the 
Eastern Extension Telegraph Company there was a very con- 
siderable increase in their receipte, amounting to £5,293. Last 
year for a broken period they only received 2s. per share on the 
new sharcs allotted to them, while now they had received the full 
dividend of 7 percent. The Telegraph Construction Company had 
once more reverted to its handsome dividend of 20 per cent. against 
174 per cent. last year, and that accounted for an increase of 
£1,094 in their receipts. They had so far received no dividend 
from the West African Telegraph Company, but the negotiations 
with the French Government had been satisfactorily concluded, and 
they might look forwatd to receiving some return on the shares they 
held, and this would be altogether to the good as they had received 
nothing for & good many years on account of the refusal of the 
French Government to pay what they had undertaken to pay. 
The chairman proceeded to deal with the proposal to in future 
make up the accounts to April 30th, so that the annual meeting 
might be held in May, which he thought would be convenient 
forall While their dividends had been increasing during the last 
two or three years, the market value of their shares had somewhat 
suffered, and this was, no doubt, due to the threatened competition 
of wireless telegrapby. He had nothing to add to the remarks 
recently made by Sir John Wolfe Barry at the Eastern Telegraph 
Company's meeting, who thought wireless telegrapby would not 
interfere with submarine telegraphy, and certainly would not 
supplant it. Whether that opinion was well founded only time 
would show, but one fact to be noted was that telegraphic mann- 
facturing companies never were more active in the manufacture of 
cables, both for the home and foreign Governments. Another 
matter of note was that the progress of wireless telegraphy wae 
extremely slow, and nothing like what one might expect from the 
accounts they read from time to time in the press. 


Sir James PENDER, Bart, seconded the motion, and it was 
agreed to. 


Crompton & Co., Limited. 


Mz. Јонх TROTTER (chairman) presided on Wednesday last week 
at Salisbury House, London Wall, over the fourteenth annual 
general meeting of the above company, and, in moving the adoption 
of the report, said the rea] reason for the faliing off in the profits was 
very simply explained, although the remedy was not quite so 
Bimple. By the examination of the figures before them they would 


see that the gross profits for the year amounted to £65,901 as 


against £68,633 last year. This result was disappointing, because 
the year under review had been one of singular activity, and one in 
which their sales had exceeded those of any previous year. In fact, 
the increase in the sales had been very satisfactory, as they exceeded 
by 73 per cent. the sales in the previous year. Under these circum- 
stances one would have hoped the gross profits would have risen 
correspondingly, but they had not done so. The trading expenses 
were £25,635, and the administrative expenses were £12,102. Both 
these expenses had risen, but an examination of the two items 
showed that they had only risen in a satisfactory degree. The two 
together amounted to an increase of 4 per cent. on those of the 
previous year, and inasmuch as the sales had risen 74 per cent., the 
proportion showed that care had been exerciscd in the way money 
had been spent. They were lower relatively than last year. The 
real reason, therefore, was that the gross profit had decreased 
owing to competition prices. In the year concerned there certainly 
was a falling off in the demand for electrical appliances at one 
period, and that naturally caused manufacturers who were their 
competitors to seek at all hazards to keep up their output, and the 
consequence was the falling off in prices. If that bad been all he 
did not think they would have had much to grumble at, but 
there had been exhibited during the year a kind of competition 
to which they had not been so much accustomed. There had been 
a large publicity given to all electrical enterprises, and there had 
teen a great deal of speculation in new enterprises in the electrical 
world, and that had brought into the country, partly from abroad 
and partly from new starters, a large number of people who were 
investing large sums of money in electrical manufactures, and who 
were extremely anxious to obtain part of the market. For that 
purpose they were willing to compete at prices which Cromptons 
had no sort of intention of following, for they were prices waich 
were not remunerative. They knew what the end of that would be, 
and therefore they were waiting fo see this particular kind of com- 
petition removed. He was thankful to say that, thanks to the self- 
denial of the shareholders in years past, they were now 1n as com- 
fortable a position to meet this class of competition as it was 
possible for them to be. There was another effect of this new 
departure in the electrical world. There had been a very great 
demand for expert electrical workmen and expert electrical officials, 
and many of their men had been tempted to leave them by offers 
elsewhere. Many had resisted the temptation, and he believed bad 
done so in their own interest. Some, however, had gone from 
them, tempted by the large salaries offered elsewhere. The chief 
effect, so far as they were concerned, was that there bad been a rise 


both in the salaries of officials and in the wages paid to workmen. 
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The market value had gone up, and they were obliged to pay more 
than they used to do for the same amount of intelligence and work. 
While it bad been their policy to effect every economy possible, yet 
their efforte had been nullified by tbat increase in the cost 
of labour and salaries which had taken place in the year. It 
was satisfactory to find that they bad been able to keep 
these things in ratio to the sales. Still, the price obtained for 
their output had not been so satisfactory as they could 
wish. Another fact was, that they had had to do more work 
to get their orders, for the percentage of orders to tenders sent in 
had been much lower than it used to be. The question which would 
interest them was whether this was a permanent or a temporary 
state of affairs. If he thought it was permanent, he would take a 
less sanguine view of the fature than he did, but he thought it 
would pass away. They were not afraid of honest competition, and 
he thought the effect of the present keenness would show those 
engaged iu the industry that it did not pay to work for nothing. 
There was no doubt that the nature of electrical enterprise had 
been rather more speculative than usual, and if a company wanted 
to share in those enterprises, they bad to be content to take some- 
thing besides cash. Their board had always set their face against 
taking paper in excbange for work which cost solid sovereigns, and, 
therefore, they found themselves cut off from that class of work where 
the contractors took securities for work done, and also the chance of 
unloading those securities on the market. He felt perfectly certain 
himeelf that in the long run that class of business would lead to 
disaster to those who embarked upon it. He might say that the 
slight diminution in the orders had to a certain extent passed 
away, and orders were coming in more quickly, although not so 
quickly as they would wish. Still they were beginning tocome in 
better, and their order book was nearly full, although it was not so 
over-loaded as a year or two ago. 
could look forward to the future with a certain amount of equani- 
mity, as they felt their house was now in order. Some years 
ago they laid themselves out to remove the wbole of the 
manufacturing premises, and to put their books in order, 
and thoee two objects had been thoroughly carried out. In 
the past year they bad moved the whole of their lamp and instru- 
ment shops and their switchboard department from the old works 
into the new extension, and they were now in a position to manu- 
manufacture as cheaply as anyone in the country. Turning to the 
balance-sheet, the chairman said that the capital was how fully paid 
upand eettled, he hoped, for some time tocome. Their creditora were 
£52,900, as against £67,000 last year, and the reserve and contin- 
gencies funds were much about the same as last year. On the other 
tide, freehold land and premises stood at £55,900, as against 
£41,000, and the plant, tools, fittings, and fixtures £78,000, as 
against £68,000. The stock-in-trade and work in progress was 
£157,717, against £141,232, but relatively the figare had diminished. 
The increase was really due to the contract department, and was 
Ц only of a temporary character. Trade debtors were £71,000, as 
against £80,000. The Chelmsford Electric Lighting Company 
. absorbed £46,900, but that had now got into a satisfactory pcsition, 
and it was altogether separate from Cromptons. Their patent 
account, which formerly stood at £5,658, had now been written 
down to practically nothing. They simply put it at £10 to remind 
them of the large amount it used to be. The goodwill remained at 
£10,000, and when they recollected the large figure at which it 
formerly stood, they could congratulate themselves on that. 
Lrevt.-CoLoneL Crompton, in seconding the motion, faid they 
were well equipped to work economically, and consequently need 
not fear а time of low prices that bad now set in, but which he 
believed had almost, if not quite, touched bottom. 
The report was then agreed to. 


The General Electric Company (1900), Limited. 


Tur ordinary general meeting of the shareholders of this company 
was held on Thursday of last week at the Cannon Street Hotel, Mr. 
G. Byng presiding. 

i The Снатвмах said that before proceeding with the consideration 
of the report, he wished to address a few words to the shareholders 
on the terrible calamity which befell them in their Queen Victoria 
HE premises on June 9th last. It was most unfortunate that fate 
had singled them out to prove to what dangers they were exposed 
ш е carrying out of their daily work. 16 was doubly hard upon 

е directors, because in the many years during which they had 
guided that undertaking, they had ever been mindful of their re- 
*ponsibilities towards those who worked with them. The business, 
"ad knew, had constantly increased from year to year, and with 
a e number of their employés and workpeople, so tbat to-day 
int nearly 5,000. They could imagine how great was 
bat h aH honsing, organising, and looking after so many people, 
H e lieved he was not wrong in saying that a proof of their 
da ушЫ 5 carried ont that task lay in the fact that 
dl E e 22 years existence of their undertaking, they never, 
195 i lamentable fire occurred, had to deplore the loss of a 
to 1105 e through a serious accident. It was easy after the event 
эе та them what might have been done, or what ought to have 
Е опе. Their premises in Queen Victoria Street had been 
de s many times by fire experts, and on their recommendation 
hy dis spent hundreds of pounds upon a private fire brigade, 
itin te, fire alarms, &c., but not one of those experts had ever 
Hiis mended to them such а thing as, for instance, the placing of 
e manent ladder in order to provide an exit to the roof. What- 

| ot Ponsibility might be fastened upon them by the interpreta- 
abilit Pei act or another, the directors felt that to the best of their 
7 they had taken every reasonable precaution for the safety of 


He thought, therefore, they | 


those, in the midst of whom they themselves were working daily. 
Being confident that the shareholders would endorse a policy which 
would tend to alleviate, as faras possible by monctary compensation, 
the suffering of those who had been injured, and the relatives of 
those who bad lost their lives, they had already taken steps 
to out that policy in a generous spirit. He only 
wisbed to add that they had taken to heart the many lessons 
which the calamity bad taught, and they hoped that othera 
might also have profited by its lessons, and that the loss of precious 
lives might not have been in vain. Turning to the business of the 
day, the financial year of their balance-sheet, up to March 31st last, 
had, as regarded the general conditions of trade, suffered, as the 
previous one, from the continuation of the war, and the ever- 
increasing foreign competition to which manufacturers were exposed. 
Their organisations throughout the country had worked well, and 
considering all things, he thought they might consider the resulta of 
the year's working as satisfactory. The figures on the debit side 
of the balance-sheet differed slightly from those of last year. Only 
part of the capital was folly called up last year, and since then 
more ordinary shares had been allotted to members of the staff, who 
thus had become partners in the businees. The income from invest- 
ments was less compared to the previous year; one stock of the 
companies in whicb they were interested had passed its dividend 
last year, and they had written down the stock accordingly. 
Although their investments were put down at £47,4C0, these were 
made up of investments as figuring in their last year's balance-sheet 
to the amount of £39,000 and of £7,500 debentures in the Uxbridge 
Electric Lighting Company, acquired shortly before the close of 
this financia] year. The following particulars would further explain 
wby they could not yet yield any dividend during the present year. 
An influential local body in Uxbridge subscribed about £10,000 for 
the purpose of lighting the town, and offered them the contract 
under the condition that they supplied the remainder of the capital 
required. They estimated the total cost at about £22,000, and had 
undertaken the contract for the machinery and materials, taking in 
payment debentures with the option of excharging them for 
ordinary shares. The installation was now working successfully, 
and promised soon to become a source of income. In connection 
with tbat Uxbridge undertaking, they had acquired a concession for 
the lighting of Northwood, West Drayton, and the district round 
Uxbridge, which was rapidly developing, and should prove of con- 
siderable benefit to their business. The current at Uxbridge was not 
only used for lighting, but they bad already quite a respectable 
day-load for power. From an investment point of view, these 
debentures were well secured. The income of £3,700 upon the 
investment of £39,000 showed almost a return of 10 per cent., which 
must be considered to prove that their intrinsic value was fully up 
to the amounts at which they stood in their books. In fact, half 
the amount—nearly £18,000— were gilt-edged securities, forming an 
immediately available reserve. ‘The remainder, a considerable 
amount, was represented principally by their share in the 
Incandescent Electric Lamp Factory, which had proved an excellent 
investment, both financially and commercially. 'The balauce of 
appropriation brought down showed an increase of £11,000. The net 
result of trading was tbat they proposed to declare the same rate of 
dividend upon the ordinary shares as last year, but to place in 
reserve a sum of £3,000 in excess of that placed to this account last 
year. Sundry debtors and stock in-trade stood at almost the 
same figures as last year, only about 4 per cent. more. They 
had increased their gross profit by 15 pcr cent. without appre- 
ciably increasing their stocks — а fact which, Һе thought, 
showed well for the general management of the business. 
The good will account stood at £92,000, and was the same as in last 
year's balance-sheet. That item was the only one in the balance- 
sheet not represented in a tangible form. It was the policy of the 
directors to build up a reserve fund to cover that item. The 
reserve fund now stood at £39,000, which was nearly half the 
amount standing against goodwill and patents, and he bad no 
doubt that practice would meet with their approval. The increase 
shown under the heading of freehold land, buildings, &-., of 
£97,000, had almost entirely been expended for the purpose of 
developing their Witton estate and works. At Witton they had 
&mple space for the largest possible works, and, what was more 
important, they could give their workpeople healthful eurround- 
ings, and provide means for their intellectus] improvement and 
recreation. "They had spared no expense to make those works com- 
plete and up-to-date. Inthe drawing offices and shops the machines 
and tools were all of the latest pattern, and there was no electrical 
work going in this country which they could not now undertake. 
The power house was finished, and & network of wires now 
supplied the whole estate with light and power. The second big 
works at Witton, now complete and in full swing, was their electric 
carbon factory, which practically represented & new industry in 
this country. So far no successful attempt had been made to pro- 
duce in this country carbons for electric lighting that could com- 
aro in quality with those supplied from the Continent during the 
ast 15 years. They had carefully considered the subject, and saw 
no reason why they, who prided themselves on being manu- 
facturers of every electrical article, should not manufac- 
ture one of the most important articles of consumption. 
They had turned out carbons with raw matcrial bought in this 
country, and every test that they and some of their customers had 
so far made, proved them to be in every respect equal or superior 
to any carbons they had handled during the last 15 years. They 
had found employment for an additional 200 bands, and had 
succeeded in training them for this new work. It would be pre- 
mature in a free-trade country to predict financial success for 
those works; they did not know how far their foreign competitors 
might wish to fight them on their own ground. He believed that 
at the present moment very few people were aware that almost 
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every arc lamp in the streets of every town in the kingdom, every 
lamp in the docks or railway companies’ stations, &c., every search- 
light in a man-of-war, or used for the protection of our coasts, was 
lit with carbons imported from abroad; considering what possi- 
bilities might arise under those conditions, it was not quite out of 
place to appeal for support from public bodies at the commence- 
ment. He might add that the officials of the Admiralty had shown 
themselves alive to the importance of the new carbon factory, and 
had shown every desire to give them a fair chance. He had not 
said anything about their Manchester, Sherlock Street, Birmingham, 
aod other works. Happy was the country that had no history, it 
spoke well of their old factories that there was but little to report 
—they bad all done exceedingly well during the past year. 
Mr. H. HST seconded the motion, and the report was adopted. 


— — 


Charing Cross and Strand Electricity Supply 
Corporation. — The directors, after providing for debenture and 
other interest and dividend on preference shares, declared an 
interim dividend nt the rate of 8 per cent. per annum for the 
half-year ended June 30th 1902, and carry forward £19,734. The 
registers for the preference and ordinary shares will be closed for 
the payment of dividends from August 2nd to August 16th. 


Electric Welding Company.—The ordinary general 


meeting of the proprietors of this company was held last Friday at 
the offices of tte company, 28, Basingball Street, E.C.: but our 
representative was informed that tLe proceedings were private. 


United River Plate Telephone Company.— Mr. 
George Keitb, of the Cuba Submarine Telegraph Company, and 


chairman of the Chili Telephone Company, has joined the board of 
this company. 


Schattner Electricity Meter Company.— The directors 


recommend a dividend of 6 per cent. for the year ending June 30th 
last. 
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Add the August holiday spirit which is abroad, and the wonder is 
that stocks and shares commanding a limited market are able to 
present a united front of any sort. 

The Electricity Supply list, however, is steady to good. Changes 
are few, but what there are show hopefully against the deadly 
dulness of other gections. County of London and Brush Ordinary 
are better to the extent of 10s. Edmundson's Ordinary have put on 
2, and a similar rise is shown by London Electric Preference. The 
latter shares changed hands the other day at 48. A buyer of City 
of London Preference had to pay the top price of 124, there being 
comparatively few good Preferences in the market. Westminster 
Preference are 6, Charing Cross new Ordinary at 83 keep steadily at 
about £1 below the price of the former issue. 

As regards Provincials, Folkestones are 6 and Oxfords 5j, while 
Bournemouth and Poole Ordinary have 12 for their medium price, 
the £10 Preference shares being just par. Hove Electric rarely 
changes from 74. Going out of the country, Electric Lighting and 
Traction of Australia Preference are 44, and the Debenturc3a shade 
over par. Calcutta Electric keep at 8 to 9. Central Electric 4 per 
cent. Debenture, by the way, is firmly established at 106. 

General Electric Preference at 10 and the 4 per cent. Debenture 
stock at par, are anaffected by the severe strictures recently passed 
upon the company in connection with the City fire. Electrolytic 
Alkali Ordinary at j and the Preference at 4 higher are difficult of 
negotiation, but then, of course, most industrial descriptions 
nowadays may be included under the same statement. Brush second 
Debenture has shed a point, otherwise our list of miscellaneous 
ventures is practically unchanged, 

Sir Henry Oakley's interesting epeech at the meeting of the 
Central London Railway on Tuesday produced no immediate effect 
upon the prices of the stocks, and, considering the cautious vein in 
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which it was couched, the indifference of prices is not wonderful, a 
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Sunderland Corp. Trys. -- | = 


Obviously the Twepenny Tube has not overcome all its initial * | 
difficulties even yet, but with the delivery of the new motor cars in y 
| October there. will probably be less heard of the vibration difficulty. um 
TRAFFIC RECEIPTS. Waterloo & City stock is also unaltered, despite the appearance of a pe 
healthy report, which shows & drop in the ratio of working expenses ore 
А of a round 10 рег cent.—a remarkably good performance. City and li C 
Receipts for | Total to date. | Miles South London is quiet after the recent excitement. Those inquisi- | M 
| 770 the week open. tive people wŁo always want to know everything in advance are 5 
Company. 11 | asking whether the new electric tramway system that is to be uy 
ending , Inc. ог, ГА t. ! Inc. or "T his Last ama : joo 
| m'nt. deo. Am'n dec. year year. installed in South London may not prejudicially influence the Сэ 
—— | D" traffics of the pioneer electric railway. City third Preference, for na 
— eee £ А £ А po £ | which an inquiry sprang up two or three weeks ago, bas tapered off a no 
laekburn Corp. Trys. .. | Aug. 1 M3 | +206 15,588 + 8012| — — i divi 1 i ri Des 
Slackpooland оиа „ 2 1. 127 4.72 — 79 —! — little to 1234 ex dividend, which must still be regarded as a good price, eae 
Bristc) Trys. & Car. (o. „ 1| 4,7 +1, ав — — "ni equal as it is to 126 cum. NES 
Bonet c Мт July 25 474 | + 40 12,206 + 403 5 5 Flirtation with electric traction on the part of the leading railway Tu 
Dudley--Stourbridge.. | „ 25 B29 1118 21100 + 2,087 1 1-4 companies in the kingdom has passed into more serious wooing. or 
Gateshead „ 25 ЫЙ | +900 20,79 + 8,059 101 9} North-E { ешш: f all th ес 18 TR 
Greenock— Pt. lasgow „ 25| 843 | +623 14,067 + 8,19 à 7 The North-Eastern— most enterprising of a e steam do 
e " 2. | 5 d a. A [^ 41 | 1 experimenting in very practical fashion on a short branch ps 
iddermin 5 5 — 6 ; { ; : Д : : б { h 
Merthyr .. | „ 25 197 [- бн 5.919 — 820 3 3 line. The Brighton is keenly alive to the necessity for having 5 
ex се 5 18. ic. — А . > м. 
Oldham Ashton 5 | VE electrical reasons of its own to show as evidence that 
Poole a oe n Nu = 10 | oe ae п! * 81 competitive undertakings are not wanted in its district. MS 
Potteries i vá „ 25 1,48 = | 42498 + 232 285 А 
Southport „ 25 72 | 4156 6,30 4 2,379. 51 52 The Great Eastern holds aloof, though its densely-populated line T 
oe Staffordshire. . » 2% jo. -t 2 | 16 51 | d 1 2 must one day yield to the coming power. At nearly all the rail- pu 
sea. А ae "O eee 4 Er 99€ 4 у 4 : 8 . А 1 
Taunton. a. xol „ 25 68 ES 1 70 EAE E way meetings which have been held this ouestion of electric trac- E 
Tynemouth АР » 7 412 | + 51 7,651 + бы, 31 3 ; ; : : n. ч 
Wolverhampton Dist. „ 95 933 4257 4.616 + 3,049 10: 2 tion has formed а leading theme for the chairman to dilate upo i 
Weston - super — au © 591 | ini a 2 5] A — Metropolitan Consolidated has improved to 83 upon the statement v 
Central London Railway ug. 2 5,08 +: 82,572 | + 9,495 6 : В " . э 
City and S. London Ry. „ 3 2 OT 4% 13929 + 4.0 ВЕ. 49 that the electrification will be completed at an earlier date than the jw 
Dovey Corporation Trys. , 2 270 — 23; 6,073 + 150 8 3 market at first expected. Districts are a fraction over 32. ЧА 
Dublin United Trys. | „ 1. 5,04 | —289 23.540 — 636 ES 46 Е й Ext i 
East Ham Tramways .. | i 2 к ш i TE | = rt 110 Telegraph stocks are a trifle irregular. "Whereas Eastern Ex 2 ^ 
Glasgow Corp. Trys. .. А 167 — 1 14 — 4 уе 1 44 ` Ч к ап 6, 
Liverpool Overhead Ry n, d : 100 — 55 | 8,067 — 4 sion shares show a decline of 4, Indo-Europeans are £1 better, 
Neweastle Corp. Trys. . es. ,024 | 
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STOCKS AND SHARES. 


Wednesday Evening. 
Stock Exchange matters are not the rosiest things to write about 
this week. Depression is the order of the day in most departments 
of the House, depression caused principally by lack of business, 
although other reasons of more specific character are advanced 
where the dulness is most supreme. Consols certainly cannot com- 
plain of the money market, since the indebtedness of Lombard 
Street to the Old Lady is gradually becoming reduced and without 
any difficulty. Yet the funds have fallen below 95, and the price, 
cheap as it now appears, is talked still lower in several quarters, 
Another severe spasm of weakness in the Kaffir Circus is tending to 
lower quotations in directions which, while they have no actual con- 
nection with South African shares, are none the less affected by the 
well-known sentimental feeling which governs markets as & whole. 


Globe Telegraph Ordinary have advanced to 93. A few of the 
Debentures in this section are quoted ex the interest which fell dae 
last week. West India and Panama Debentures are up 2 points; 
West African Telegraph shares remain at 4 and the Debentures at 
1014. Cuba Ordinary strengthened to 54 at the enterprising way 
in which the island is going ahead, and possibly even the two 
heavy new loans which are spoken of as likely to be made by Cuba 
will indirectly minister to the benefit of her commerce. 

It is very difficult for holders of Debentures in the Blackpool 
Electric Tramways (South), Limited, to know what to do in the 
present condition of affairs. The problem is, shortly, whether it be 
better to wind-up the company altogether, or to trust to new 
management to raise the undertaking into & position in which it 
may at least have some hope of profit making. The trustees appear 
to think that the property is valuable, but the Debenture holders 


are to have an opportunity for exchanging views at the meeting 
which was convened last week. 


A somewhat singular promotion is that called the South York- 


shire Promoterr, Limited. Its capital is £99, and its aims are to 
supply electricity of nearly every description in the West Riding 


of the champion cricket county. Further developments will be 
awaited with interest. 


Pot ce FP oes ei fries 
C 


Vol. 51. No. 1,289, Aba dsr £, 1902.] THE ELECTRICAL REVIEW. 
— — ———— . ͤ—Ofn ⅛ —N ²˙ GV. —— а 


SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


business 2009 
duri 


oram Olosing Closing 
Dividends for i 
Кто) NAME, Share the last three years, | Suiv: Woch, Mas bed * 
ES 1901, manesi 
82,300 | African Direct Telegraph, 4 % Debe. „ | 100 | .. „. 98 —102 | 98 —102 E 
25,000 | Amazon Telegraph Co.'s shares, Nos. 1 to 25,000 . 5 à iis 34— 43 | 34— 4i 
119, 700 Amason Telegraph 5 95 Debs., Nos. 1 to 1,250 Red, .. | 100 | ... e. | 70 — 80 70 — 80 
804, 720 si eas Telegraph ... А — - Stock 73/6 | 3i 61s. | 45 — 48xd| 45 — 48 xd 
8,097, 640 do 6 Ф eee ee ee Stock 6 6 % 89 = 91 xd 59 T 91 xd 903 
8,097,640 do Doferred ое - „Stock £1 7s 2a. 63— 7 64— 7 
44,000 | Chili Telephone, Nos. 1 to 44,000 0 is 5%| 33— 4xd| 31— 4xd| .. 
13,933,900$| Commercial Cable — ... $100 | 8 we [165 —170 155 —165 | 1598 
1,741,029] Do. do, Sterling 500 year 4 4 Ф Deb. Stock Bed. Stock 4. | 95 — 97 95 — 97 
16,000 | Cuba Telegraph iss i .. | 10 ; 4— 5i | 5— 6 
6,000 Do о, 10 V Pref, 200 [ll eee eve eee 10 ee 124— 134 124 — 134 
12,981 | Direct Spanish Telegraph ii РА aes " 23— 34 26— 33 
6,000 Do. do. 10% Oum. Prel... — e | 78— 83 | 7{— 83 
60,7107| Direct United States Cable .. m 20 3195 | 10 — 11 10 == 11 
Direct Wost India Cable, 43 Reg. "Deb, within —1n9 "T Е 
96,300 * Iq el. 100 . 99 —102 |99—102 |. 
4,000,000 | Eastern Telegraph, Ord. Stock a aes 85 ‚.. Stock 7 Ф 7% 117 —127 120 — 190 121 
1,930,807 Do. 3) Pref. Btock А see * | 100 n: e | 87 — 90 7 — 
1.482, 2 Do. Mort. Deb. Stock Red. „ Stock . 108 —112 [168 —112 1083 
900,000 Eastern Extension, 1 and China Telegraph .. 107 Ф 7% 12 — 13 |114— 123 
320, 0001 Do. 4 Y Deb. Stock Stock . |108 —113 07 —112 xd| 109 
eee Кала outs Asean Telegraph, А & Mort Deb) 100 .. |100 —103 |100 —103 
200,000! Do. 4 95 Reg. Mt. Debs. (Mauritius Bwb.)1—8,000 | 25 * 1100 —103 98 —101 xd 
180,227 | Globo ‚Таар апа Tract ... s ei s | 40 8 81— 94 83 — 9} 
180,042 do. 6% Pref. Ses з .. | 10 eo] 124)— 134 | 124— 184 
150,000 Great Ni Northern Telegraph, of WV A 10 e | 25 — 27 25 — 27 
fax and Bermuda Oable, 43 lst Mort. "Debs., ix _ 
70,900 N ) 100 99 —102 |99 —102 |... 
17,000 | Indo-European Telegraph  ... 25 10 % | 37 — 41 28 — 42 383 
100,0007] Londca Platino-Brasilian Telegraph, 6 RS Debs. * | 100 .. |101 —105 |101 — 105 T 
72,680 | Montevideo Tolephono, Limited, Ord., Nos. 1 to 72,680 .. 1 Vis t— 4 i— i ө 
86,492 Do. do. do. 5 Ф Pref, чк 1 to 86,493 1 m i— 1 $— 1 ID 
983,333 | National Telephone, Pref. Stock... Р 100 5 = | 95 — 99 | 95 — 99 971 
200,000 Do Pref. shares 2 38 | 48— 4] 4$— 44 2 
1,966,667 Do Def. Stock ке om 8 ... | 100 64 xd | 56 — 60 56 — 60 59 
15,000 Do. 6% Oum. Ist Pref. ... ... „..| 10 6 Y | 12 — 14 |12 — 14 e 
15,000 Do. 6 V Oum. 2nd Pref. ... 10 6 11 — 13 |11— 12 ae 
250,000 Do. 5 Y Non-cum. 3rd Pref., 1 to 250, 000 5|5 5 | 4i— 53 4j— 53 Я 
2,000,000; Do. 5 Deb. Stock Red. ‘es * [Stock] 3$ 34% | £5 — 98 95 — 98 953 
500,0001 Do. Deb. Btock Red... 100| . 4 % 102—106 [102—106 1042 
171, 504 Oriental Telephone i Eles., Nos. 1 to 171, 504, fully paid 1|65 6%! H—1 — 1 sis 
100, 000}| Pacific and European Tel., 4 % Guar, Debs., 1 to 1,000 ... | 100 S. | 99 —102 99 —102 m 
11, 889 Reuter'n. а кө iss 8 | 5 os 64— 7 64— 7 oe 
9,803 Bubmarino Cables Trast ies ед i iss oo. |Oert| ... .. {110 —120  |110 —120 1134 
58,000 | United Hiver Plato Telephone & 57 ^ 42— ti 42— 5i 58: 
40,006 ро. do. 5 95 Oum. ‘pref. Nos, 1—40, 000 б wae 44— o 44— 5 44 
179,9471 Do. do. 5 % Debs. . e .. [Stock S. [101 —104 101 —104 256 
155,600 | Wert Africen Telegraph, 5 Y Debs... 100 .. 100 —1C3 [100 —103 on 
80,008 West Coast of America, Nos. 1—30, 000 and 53, 001—858, 008 24 ies — 3— "T 
150,000} Do. do. 4 % Dets., 1—1, 500 gua. by Bras. Bub. Tel. | 100 . | 97 —2€0 97 —1С0 se 
$07,980 | Western Telegrzph, Ltd, Nos. 1— 207,930 .. „| 10 . | 114— 124 | 114— 123 » 
75,0001 Do. bus Debs. ?nd series, 1906 * | 100 we 101 —1C4 [101 —704 aint 
848, 7771 Do. Deb. Stock Red. - »». | 100 e. | 97 —10) — 100 Ж 
88,821 | West India and тш Telegraph .. ..]| 10 A ł— 1— 2 ve 
84,563 Do. do. do. 6 x Cum. 1st Pref. wo. | 10 ii 41— 54 4$— 52 5 
4,669 Do. do. do. 6 Y Oum. 2nd Pref. ... | 10 és 3— 4 3— 4 ss 


80,000; Do. do. do. 5995 Debs., Nos. 1 to 1,800 | 100 


ELECTRICITY SUPPLY COMPANIES. 


105 ,000 | Blackheath and Greenwich Dist. Electric Light, Ord. 
Do. 


* Subject to Founders Shares. 
Unless otherwise stated all shares are fully paid. 


43% 1st Deb. Stock, Prov. Certs. | 100 | 
30009 Brompton & Kensington Xlec. Lt. bap., Ord., 101 to 1$, 761 516% 
Do. do. 5 


6 189 94— 93 | 93— 92 


7 Ф Cum. Pret.. oe eee ee 9 — 9# 94 == 93 
50,000 Qharing Cross and Strand Electricity Supply 59 9 Y 10 Ф 9 — 10 9 — 10 
50,000 Do. do. do. do. 490% Cum. Pref. 5 .. ys 7 54— 52 51— 58 
250,000 Do. do. do. 495 Deb. Stock per 100 | .. = .. 1105 —107  |1064—1051 
84, 000 '*Ohelgea Electricity Bapply, Or 5 6 B 54% 4 99 | 51— 5i 5t— 5 
150,0007 Do. do. do. Y Deb. Stock Bed. Stock} ... | ... 109 —112 ПС9 —112 
70,579 | City of gn Electric Lighting, Ord. 40,001— 110, 579... 10 475 0 Ф 5% 83— 94 84— 94 
40,000 Do. 69% Cum. Pref., 1 to 40,000 . 10;6%/6 —. | 114— 124 | 114— 124 
400,0002 Do. 5 & Deb. Stock, Scrip. (isa. at £115) all paid... 1122 —127 122 —127 
200,000 Do. 449, 2nd Deb. Stock, Prov. Certs., all paid | 100 Ms . |101 —104 [101 —104 
40,000 кеу of Lond. & Brush Prov. Elec. Ltg., Ord. 1-—40,000 | 104 4 Ф 4% | 8 — 9 84— 9} 
20,000 do. do. 6 % Pref., 40 001-6000 10 | 6 6 — | 114— 124 | 12 — 123 
400,0002 Do 43 % Deb. Stock, Prov. Certs (all paid) Rd... se .. |109 —112 {109 —112 
95,500 Edmundson's Elec. Corp., Ord. Shares б> > бав 5 6 7 5 7 5 6 — 64 61— €i 
20,000 Do, do. 6 Y Cum. Pref. „ . 6 — es 6 — 6$ 
120,000; Do. do. 44 Y 1st Mort. Deb. Stock.. 100 n .. [105 —1€8  |106 —109 
21,000 | Kensington and рав Electric, Ord. ... 5 | 11% | 12% | 10% | 10 — 11xd| 10 — 11 
90,000 Do. do, 4% Deb. Btock |Stock| ... M .. 1101 —104 1101 —104 
110,000 | London Electric supply Corporation, Limited, Ord. 3 * . e| H— 1} 11— 12 
49,840; Do. do. do 69 Pr | 5. 4 — 4 4— 44 
350000] Po. до, do. 4% 1st Mt. Db. Stock Rd. Stock} ... |... | .. | 94 — 99 | 94 — 99 
98,769 | Metropoliten Electric Вар ly, 101 to 62,500 ies 10 5 6 „ | 64% | 153— 163 | 154— 163 
220,0007 Do. 44 t Mortgage рекао Stock | ..| | „. | se (108 —112 [108—112 
250,000; Do. 94%, Mort. Deb. Stock Red. ... (Btock} .. |. „. | 98 —101 | 98 —101 
8,652 | Notting Hill Electric Lighting i ww 407 7% 6 134— 145 | 134— 144 
. 40,000 | Bt. James's and Pall Mall Electric Light, Ord... 5 143 p 144 144—153 xd 144— 154 
20,000 Do. do. 7 % Pref., 20,081 to 40,080 5 7 7 84— ёха] 8à— 94 
150,000] Do. do, 34 9, Deb. Stock Bet tes T ae * | 97 —1c0 | 97 —100 
13,000 | Smithfield Market Elect. Bepply, | Ord. ... eet Бү... 4“ Im 14— 23 | 1—1 
60,0007 Do. ‘ do. 1 b. өөө eee 900 eee mc 9 21 — 90 xd 
65,000 Bouth London Electricity B А ose se. eee = 24— 3 
109,518 | Westminster Flnrtric da cand piy, Ore У |$ 5 18 N bei 103%, | 104 — 114xd 10$ - 11àxd 


tations on Liverpool Stock 


Dividends marked аге for а year, consisting of the latter part of one year and the Gres part of the next. 


97 —1c0 99 —102 | " 


55 
96 


113 


t Quo Exchange. 
! Dividends paid in deferred sbare warrants, profits being used as capital, 
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SHARE LIST OF ELECTRICAL COMPANIEB.— Continued, | 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 


Present Stock Dividends for Closing Closing Business done 
tera, scii ot, | we n тве enn, | Jann, Quotation | week ended 
1 1899. 1900. 1901. Highest-| Lowest, 
20,000 | British Aluminium 7 Y Cum. Pref. ... РА ow | 10 | ue iss v 4— 5 4 — lox А 
800, 000i Do. do. 5% 1st Mort. Deb. Stock Bed. see [Stock] ... ae . | 83 — £8 83 — 88 i 77 
62,074 | British Electric Traction aes aes a ae ..| 10) 8 BY 9B 9 95| 124— 134 | 124— 133 131 | 12 
90,000 Do. do. 6 % Cum. Pref. xs «s |e AO) aus vee .. | 123— 123 | 124— 12 1213] 12,5 
600,0007 Do. do. 5 % Perpetual Debenture Btock e. (Stock! ,,, ; .. |124 —127 |124 —127 126 | 1254 
70,000 | Eritish Insulated Wire Ord. ies A. A ec 5 | 20 %| 15 Y 10 / 7i— 77 7i— 7 - 5 
70,000 Do. do. 6 % Cum. Pret. ‘ei ses os 85 Е ‘ae 51— 527 54— 54 je sis 
60,000 € Browett, Lindley & Co. (1899), Ord. ses - „| £l| .. 8 . | 135. to 15s. | 13s. to 15s. |. ... oes 
50,000 | 6 Y Cum. Pref. ... we | £1 ee 6 96 16/6 to 17/0 | 16/6 to 17/0 |... ee 
105,731 Brush Elecl. Tuęing., 'Ord., 1 to 105,731 .. ха T 2| 54%] 5 & Nil 14— 13 11— 13 vee ses 
150,600 Do, do. Non-cun. 6 Y Pref. . 25 eas 2| 6%) 6 5 3 7 | 14— 2 15— 2 aise ne 
125,0697 Do. do. 44 95 Perv. Deb. Btock ** e». |Btock| ,.. T *. 102 —105 102 —105 105 104 
125,000] Do. do. 43 % Perp. 2nd Deb. Stock e. [Stock] ... si .. | 95 —100 93 — ох кез ec 
30,000 | Callender’s Cable Construction ehares, Nos. 1—$0,000  ... 6 | 15 Ф| 15 Ф 20 95| 151— 108 153— 164 А one 
40, 000 Do. do. 6 Y Cum. Pret. hs s Di Lu M cee 54— 51— 6 2s «d 
90,0007 Do. do. 43 95 1st Mort. Dob. Btock Red we. Stock „. "T" 109 Em 109 —113 2 oe 
1,9€9,800 | Centre) Londen Railway, Ord. Stock S ns e. Stock . Vis 4 91105 —108 105 — 108 107 | 1064 
410,100 Do. do. 4 95 Pret. Stock ... wae Stock ... 5 4 106 —109 1106 — 109 
440,100 Do. do. Def. do. -— ... [Stock 


4 95,103 —106 |103 —106 | 1044 | 1043 
о | 71 — 73 xd 71 — 73xd| 73 | 71 
oot 23— 32 23 — 3+ 243 60 
„ 101 16 9,101 —1C6 % 


855,000 | City and Scrth London Railway 
540 00 | Crompton & Co., Ica. 1 to 54, 600 eue 


100. 0007 Do. 5 Y let Mort. Reg. Debs., 1 to 80⁰ ot^ 
| £100, апа 501 to 11, G50 of £50 rcd 


LE 660 eae She 


$9,562 | Edieon & Swan Utd, El. Ugt., " A" gbares, £2 zd. 1 to 99,261 b| 6%) 24% ... i— 8 i— ous 26 

17.139 Do. do. do. “A” Sbares, C1—017, 139 .. 5 65 239% .. 1à— 24 14— 24 eee ЕА 
844,0201 Do. do. do. 4% Deb. btock Ned eee COO) aes d e | 74 — 78 74 — 78 sss T 
100, 0007 Do. do. 5% 2nd Deb. Stock Prov. Cczta. all pd. А 


ees eee eee 2 8 o5 6 % 6 % 14— 2 14— 2 е ees 
31,390 Го, до. | Сит. Fret., 1 to 31,390.. sus 2. 35s RS 68 24— 3 2à— 3 vis se 
182.5001 Do. do. Perp. 1st Mort. Deb. Stock „„ |Stcck| ... ies © 07 —10) 97 —100 i 

18,000 | General Elec. Co. 900 5 % Cum. Pref. ... 85 % IOT. жы - els 93—101 92— 103 10 913 
150,000 To. do. 4 % Mort. Deb. i vee |Btock, ... ^ 93 —1(2 69 — 102 sis 
35,000 Eu 8 (W. Telegraph Works, Crd. ... wis obs 5 15 V 20 € 20 95| 16 — 17 16 — 17 164} | .. 
35,000 do. 44 Y Fref. ... C 5 44 450 .. Fi— 51 53— 5 , - 
56,0001 Do. — do. 43 Mort. Deb. Stock... Stock .. 111 —215 |111 —115 " vus 
50,020 | fudir-itabber, Gutta-Percha end ‘lelegraph Works s.. | 16 |10 X 10 9| ... 201— 218 |:03— 914 201] .. 
800,000 Do. do. do. 4 9 1st Mort. Deb... «ee | 100 su " .. ]|100 —103 100 —103 ii ve 
97,500 |{Liverpcol Overhead Railway, Ord. ... ea oe | 10| SEB) 34%! 14%] 4i— 42 4h— 42 - ves 
10,060 De do. Pref., £10 paid Я e. | 10 a с 10 — 105 |10 — 104 905 oes 
7,500 | Perker (Thomas), Limited, Ord., Nos. 1 to 7,500 ... „| 10|.... з e. 143— 153 | 144—154 aes в 

$Rosling & Fynn 6 95 Cum. Pref. - ies FOE #1 Be 6 ... ev ae 19/0 to 20/0 TE 

97,350 | Telegraph Construction and Maintenance. eee oe | 12 | 15 95| 172 20 „ 36 — 39 36 — 89 38 361 
150,0902 Do. 4 €, Бер. Bde. Nos. 1 to 1,500 Red. 1999 ... | 100 | . ... s.. |102 —105 1102 —105 sis = 
25,900 | Telegraph Monufacturing, Ord. Nos. 1 to 25,000 ... 5 12 7 12 ... 94 — 104 93 — 104 ag i 
20,000 | Do. do. 5 % Cm. Pro. Nos. 1 to 20 000... 5 h&— 6 54— 6 ias eas 
540, 0001 Waterloo and City Railway, Ord. Etock — ... sa * | 100 | 9 $ * 8 * 3 * 92 — 95 | 92 — 95 | Е | 988 

e повис: n cr Loverpcoi OCR Facbspgte 1 Unieat otberwise tased all ег век ате tolly prid. § From Bradford Bhare List. 
LATEST PRUCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
Consolidated Telephone Construction and Maintenance, A—y%. Oldham Autoni and Hyde Electric (£19 pd.), Ord., 144—156, 
National Electric Free Wiring, —1. do. Pref. (410 pd.), 1⁰ log. 
* From Brminghbem Share Lie: € Frem Mencbester Fare Liat. 


Fank s of discount З per cent. (February 6th, 1902). 


MARKET QUOTATIONS, Wednesday, August 6th. 


——M 


CHEMICALS. &c. | This week. Last week, Inc. or Deo. METALS. &o, (contenued.) This week. Last week. Ino, or Dec, 
| == = жы = єс — E! 
а Acid, Hydrochloric  .. per cw. 6/- 6/- ee g Copper oa e's ee ee per ton £69 £69 ee 
а " Nitrio ee ae ee per cot. 92/- 22 / ee 9 Р] se per tcn £69 £69 ee 
а „ Oralio - oe oe per суға. B2/- B2/- ee в " кей Bars ee per ton £3 £3 T 
6 a Bulphurio ee ee ee per cwt. 6/6 6/6 oe e 11 TI Sheets e» per ton £75 £75 ee 
a Ammoniac, Bal .. ee percwt, 42'- 42!. s в " " Rod „ per ton £08 £68 T 
: Ammonia, Muriate (oryatal) e» porton EB 10 £88 10 oe в " H. 0. Wire per lb. Bd. 8d. ee 
ee per ton £80 £80 ee f Eb bonite Rod ee эе ee ee per lb. 8/- 8j- ee 
а Bleachin powder i ee perton £1 £1 ee f is Sheet M v ee per lb. 6/- 5 / өө 
a Bisulphide of Carbon .. ee per ton £16 £16 ws п German Bilvcr Wire ee ee per lb. 1/5 1/5 ee 
a Borax ы e ө „ рег ton £18 £18 ee h Gutta-percha fine. эө ee рег lb. BJ. AP T 
а Beneole (90 €) oo ee e. per gal, 1- 1- ee h Indis-rubber, Para fine .. oo per lb. 2113to- | 2/113 to 3/- К 
a т (50/0600), o oe ee per gal. Б:6 5/6 oe $ Iron, Cbarcoal Ereets  .. ee per ton £18 418 - 
a Copper Sulphate ae ee рег ton £19 £19 vs 4 , Pig (Cleveland warrants)... per don 51/ 611 ld. dec. 
a Lead, Nitrate . per ton £A £24 ee 4 , Forgings, according to sise per ton From #11 | From £11 ee 
а „ White jugar .. ee per ton £81 £8) ee $ ,, Scrap, heavy. es por ton 47/6 to 60/ | 47/6 to 50/- oe 
a „ Peroxide .. ae es рег ton A1 Ed кн oe $ , Wire, gaivanised No. B .. per ton ae E in oe 
a Methylated Upirit per gal, 2/ | ee j 5 to Е 
a Naphibs, Solvent (0% at e). per gal. 6/8 bi6 = p Lead English Ingot — .. . per ton 117 6 xn 56 | 
а Potash, Biobromnse, in casks.. per Ib. Bd, Bd, ee n Bheet ee ee per ton £13 £13 ee 
: n Causa ie 75/0 „ рог ton £94 £24 wa а Manganin Wire Хо. 28 eo per lb. 8 0 80 ee 
» — Bieulpbatoe ee „ pcr ton ER £85 oe g Mercury „ Ter bot. £8 15 £8 15 ee 
5 Rhe lla ee per ewt. 1C6/- 106 Ж а Міса (ір original cases), small . per lb. | Bd. to 94. | 8d. в 9d. ee 
а Balphate of Magnosia .. s per ton #4 10 £4 10 ee d n " a medium рег ib, | 1/9 to 2/9 1/9 to 2/9 ee 
а Bulphur, Subtimed vlowers .. рег ton £6 6 £6 5 oe u large .. perlb.| 8/8 vo 7/8 B/8 to 7/8 ve 
а ii 5 ee •• per ton A6 10 6 10 ee p Phosphor Bronse, plain cesyings per Ib. 113d. 50 1/3 |114. to 1/2 oe 
" e. рег ton £65 £6 ee p " rolled bare &roda per Ib. !;- зо 1/8 1 / to 1/8 T 
P Boda, буз (white 13 * ee рег ion 810 18 #10 15 eo 2 s etrip&sheet per lb. From 1/2 From 1/2 oe 
a „ Crystals .. ee per ton £8 28 ee o Platinum ze oe ee per oz. £41 £41 ee 
а Bichromate, oasks a. per 1р. 94d. 980, we p Pilicium Bronse Wire .. per ib. | 9d. 10 1-93. to U- as 
Steel, Magnes, acc'á'ng to desc'p'n per ton From £16 to £10 ee 
METALS, &o. 91 LI | in bar Ara ee ee £58 £58 ee 
9 Tin, blook vor ton l | #070 
b Aluminium Ingots, ir ton lots per ton £148 £148 oe , ids x шы ее £128 £128 
b m Wire, in ton lots per son 2224 724 өө Р a foil ee TT ee per Ib. 1/6 1/6 ee 
b ; Sheet, in ton lots per ton £191 £19) ee u Wire, Nos. 1 to 18 27. per lb. 1 1,7 oe 
p Babbite’s mesa! ingota.. — .. ber or 410 to £340 f 40 to £140 ee " White Apt frietion Metals — 
e Brass (rolled mets! =” so 197 basis per Ib, 63a. 614. ee ч White Ant” brand, per ton] £86 to 260 | £36 to 260 Tm 
e Tube (bra»sd! .. eo por lb. жы 84а. Е: ӯ Yarns, 3/10: Grey Ootson, on epis per lb, 7d. 1а. өө 
€ n „ (01:1 drawn) . per lb. 7d. d. T f 4 беа. Fax .. e» per lb, 5zd. jer ee 
€ п Wire, basis с «e der lb. 1а. 7d. - | J м 8ру10 ws. Rosman  .. per Ib. 613d. 478d. ee 
: Cooper Tubes (brased) ee per 1b, Bid, 8 d. ee jJ L1] 10 ibe, Bussian, single ee per 1b, aid. 48d. ee 
„ (solid drawn)... per lb. 9d. А ee l 180 Ibs, Jute rove .. рет ton 411 10 £11 10 ve 
н Copper Bars (best eslected) .. per ton £69 £69 ee Zino, Bh’, (Vialis Montagne vnd. per top £28 £23 ee 
a Messrs. G. Boor & Co. [ f India-Rubber, G.-P. апа Teleg. Works k Messrs. Morris Ashby, Limited. 
b The British Aluminium Co., Ltd. Quotations p Messrs, James & Shakspeare, [Co., Ltd. Quotations | Messrs. W. T. Glover & Co., Ltd, 
Qu^tations | e Messrs .Thos. Bolton & Sons. ау à Ly] ^ Messre. Edward Till & Co. supplied by ^ Messrs. P. Ormiston & Sons. 
supplied by | а Messrs F. Wiggins & Bons. supplied, VU | 4 Messrs Bolling & Lowe. upped DY | o Messrs. Johnson, Matthey & Co., Ltd. 
e Messrs Frederick Smith & Оо. Lj Messrs Walter H. Hindley & Co., Ltd. Р The Phosphor Bronse Company Lid. 
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ELECTRICAL REVIEW. 241 


USE OF STORAGE BATTERIES IN ELECTRIC 
DISTRIBUTION SYSTEMS.“ 


By A. A. DION, 


Ir has been the general practice in designing electric light and 
power stations and in selecting the equipment most suitable for the 
work to be performed, to consider every type of generating appa- 
ratus and auxiliary devices, except the storage battery. When it 
was introduced it was geueraliv an afterthought, or a means of 
overcoming a difficulty which bad developed in the operation of a 
plant. As the storage battery factor bas in many cases a distinct 
bearing on the capacity of the generating plant, much outlay and 
expense would often have been saved by providing for the battery 
in the first place as an integral part of the mnstailation, 

Tne writer does not claim that it is advisable to use batteries in 
all kinds of electric plauts, or in any kind of plant, under all condi- 
tions, but the motive of this paper is to enter a plea for the due 
consideration of tbe storage battery as a possible factor intluencing 
the design of electrical instullations, with a view to their ellicient, 
economical and uninterrupted operation. 

One of the most serious drawbacks in the operation of electric 
supply stations is the inability to store the product, so that gene- 
rating machinery must be installed of capacity s'ilicient. to meet 
tbe largest demand, even if such demand only lasts a few hours, 
and is only made once a year. 

One of the things most sought in operation is close voltage regu- 
lation, regardless of tae amount and character cf the load. The 
storage battery proviaes the only known means of reducing the 
generating plant and ensuring its operation under best conditions 
for economy, by taking energy therefrom during tne hours of light 
load and returaing it to the circuit whenever tae demand upon tie 
station exceeds the capacity of the generators. 

The storage battery ensures close regulation of voltaze at the 
station, by keeping an even load on the generators aud prime 
movers, whether engines or water-wheelx, thus maintaining 
generator losses constant and preventing ilzctuations of speed. Tne 
voltage may 41:0 be maintained constant at the point of distribution 
by placing a battery there. 

The storage battery also ensures uninterrupted service, asit permite 
of shutting down one or more units, either to make repairs or for 
economy in operation. 

These advantages, which may be obtained by the judicious use 
of storave batteries, must appeal to all; but one must closely 
observe the behaviour of batteries in practical operation to fully 
appreciate their value. Hence the writer would urge those who 
have not already done so, to visit and study some of the battery 
installations, of which many may be found in the United States, 
and a few in Canada, in operation under various conditions. 

Storage batteries cannot be charged by alternating currents, 
therefore their use is contined to iastallations where direct current 
is available, but not necessarily only to plants generating or distri- 
buting direct currents exclusively. Thus, batteries may be used in 
connection with the following systems:— 

J. Direct-current generation and distribution for licht and power 
services. 

2. Direct- current generation and distribution for railway service. 

3. Alterpating-current generation and transmission, and direct- 
current distribution for railway service. 

4. Alternating-current generation and transmission, and direct- 
current distribution for light and power services, 

5. Alternatinz-current generation and distribution for light and 
power services. 

These services can, of course, be mixed. "There are plants in 
which two or more systems are combined. Considering the appli- 
cation of batteries to each in turn, the mixing or combining of 
systems will not, of course, interfere with the usefulness of the 
batteries. С 

Direct-Current Generation and Distribution for Light and Power 
Services.—Upon a system of this Kind a battery can be installed at 
the power house where the current is distributed by the two or 
three-wire method, or it can be located at a point out on the line 
near the centre of distribution. In many cases batteries are used 
for both purposes upon the same system. 

Although the nature of the load may vary from day to day, the 
actual load falling upon the generator may be adjusted, so that it is 
practically the same each day, the battery taking the irregularities. 
‘This is of manifest importance from tbe standpoint, not only of 
etticiency, but of satisfactory and simple operation. 

The result of the operation of a battery at a sub-station is not 
only to relieve the main station, but also to reduce the copper 
investment or copper loss, and the removal of the fluctuations of 
voltage, due to the varying drop in the conductors, caused by 
fluctuating loads. 

Direet-Current Generation and Distribution for Railway Service.— 
It is evident that the same advantages which obtain from the use of 
batteries in general light and power service will apply here. The 
charge and discharge curve, however, will be very different, as the 
peaks of the railway load will occur every few seconds. The 
generators will be made to carry all day substantially an even load, 
much under the maximum demand, and the regulation will be 
wonderfully improved, especially if batteries are placed at one or 


more points on the line. 
* Abstract of paper read before the Canadian Electrical Ass  cia- 


tion at Quebec, on June 13th, 1592. Mr. Dion is superintendent of 
the Ottawa Electric Company, Cttawa, Ont.— JVeslern Electrician. 
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Alternating Current Generation and Transmission and Direct 
Current. Distribution ror Railway (or Lighting) Service. —In such 
systems (whether :ombined with direct current lighting or not) the 
alternating current is usually received from a distance and distri- 
buted from rotary snb-stations. From the direct current end of 
the rotary the distribution is similar to the cases cited above. It 
therefore follows that batteries fultil the same general requirements 
as before, and the battery may be installed in the rotary sub- 
station in parallel with the direct current end of the rotary, or it 
may be placed out upon the line. ‘Che advantages arising from 
such installations are the same as discussed above. In this case it 
has the additional advantage of reducing the number and size of 
the rotaries, and in an emergency reserve the battery has still 
greater advantages on acount ot the added risk of breakdown on 
the alternating current transmission lines. In most cases the energy 
is derived from water-power, and the battery not only takes care of 
the fluctuations in the load, but also of the variat:ons in the alter- 
nating current power available. 

Alternating-Current. Generation. and Distribution for Light and 
Power Scrvices.—Since the storage battery ia cf necessity a direct 
current appliance, it is, of course, impossible to instal it directly 
in parallel with alternating-current machinery, and where the 
entire system, both of generation and distribution, is of this 
character, it is necessary to instal in connection with the battery a 
motor-geuerator or rotary, charging the battery and discharging it 
through the direct-current end. On charge the alternating-current 
end of the rotary will act as a motor, and on discharge it will act as 
a generator in parallel with the alternating-current system. The 
battery and rotary can be placed in the main station or at points 
out on the line near centres of distribution. The objection to this 
method is that the rotary must b2 of very large size, that is, it must 
carry the entire output of the battery, when it is discharging at its 
maximum rate. 

The writer does not know of any place where such a system was 
ever installed for the above purpose, but rotaties with batteries in 
parallel, used for direct-current distribution, have been employed in 
certain emergencies to assist in carrying the alternating current 
load. 

But we have not considered the case of stations which generate 
alternating currents only, or sub-stations receiving alternating 
currents only from a distance, which distribute alternating currents 
for light and p^wer, but where it is found necessary to operate 
rotaries for railway service, elevator power service, or to supply 
direct-current motors installed under a direct-current generating 
plant, which has been displaced by alternating-current apparatus. 
In any of these three cases the tluctuations of direct-curren* load 
must not be allowed to impair the voltage regulation on, say, the 
alternating-current lighting feeders. The storage battery if placed 
in parallel with the direct-current end of the rotaries may be made 
to absorb the fluctuations of load, and enable the rotaries to run 
steadily under practically constant load, thus improving the regula- 
tion on both the direct-current and alternating-current systems of 
distribution. At certain seasons the peak of the alternating-current 
lighting load may come at a time when the direct-current load js 


light: in such a case the battery would be made to run tbe rotary 
as a direct-current motor, causing it to generate alternating currents 


in parallel with the alternating-current generators, and relieving 
these of part of the station load. 

Some three years ago the writer installed a battery in Ottawa, in 
multiple with direct-current generators, operatirg at 250 and 500 
volta, on a three-wire system. The battery was placed at the centre 
of distribution, about 14 miles from the station. Owing to bad 
speed regulation of waterwheels and a varying load of direct. 
current motors, includiug many direct-connected elevators, it had 
been found impossible to obtain regulation which would be 
satisfactory to many of our customers. Complaints were both 
loud and deep for a time, until the battery was put in service. 
Although thia battery was operated without booster or regulating 
device of any kind, the improvement in regulation was such as to 
silence all complaints, and to elicit complimentary remarks from 
many of our customers. 

The rather high first cost of storage batteries makes the question 
of their profitable employment sometimes difficult to solve in their 
favour, but it is a matter of calculation, and not a difficult problem, 
if you know the cost of producing power, also the rate of deprecia- 
tion on the batteries and cost of maintenance, which, together, 
should not exceed 10 per cent. per year. 


LONDON UNIVERSITY NEW DEGREE AND 
FACULTY IN ENGINEERING. 


RECOGNISIJG the importance to engineers of the scheme of the 
London University for examinations in the newly created faculty 
of engiuecriug, the Council of the Institution of Junior Engineers 
were fortunate enough to arrange for the members to have the pro- 
cesses for the acquisition of the degree explained to them by the 
secretary of the University’s Board of Civil and Mechanical Engi- 
neering and Member of the Faculty of Engineering—Mr, Sidney H. 
Wells, Wh. Sc. 

A large attendance of the members at the Battersea Polytechnic 
on Friday, July 29th, testified to the keen interest taken by them 
in the matter. Mr. Wells, who is principal ot this Institution, 
previously to giving his address, invited the visitors over the newly- 
arranged engineering laboratories, workshops, &c., there. The 


machinery was kept ruuning, and apparatus shown in action 
as used for experimental demonstration. In the electrical 
testing room and workshop were seen six units of different 
types of electrical plant for the use of the students, and it 
may be remarked that the lighting plant of the building is also 
available for instructional purposes. The new machinery has been 
specially designed so that all the operations to be performed in 
electric power stations, whether with continuous, alternating or 
polyphase currents, may be shown and tested under actual working 
conditions. Special attention is devoted to problems relating to 
electrical traction, and the character of the equipment generally 
indicates that the teaching requirements as demanded by modern 
practice have been weli provided for. 

The members having assembled in the engineering lecture theatre, 
Mr. Vercival Marstall, the chairman of the Institution, took the 
chair, beiug supported by Prof. A. G. Greenhill, F.R.S., vice- 
president, and other gentlemen. 

Mr. Wells first referred to the University of London under the 
old dispensation. Formerly an examining body only, it had now 
become also a teaching organisation, as the result of considerable 
agitation and strenuous efforts on the part of those anxious that 
London should possess the advantages enjoyed by Oxford, Cambridge 
and other Universities. Prof. W. Cawthorne Unwin, F.R S, had 
throughout exercised himself most unsparingly towards the attain- 
ment of this result, and it was gratifying to mention that he had 
been appointed on the University Senate as representative of the 
Faculty of Engineering. 

The revised regulations for matriculation—the first step to the 
degree were explained, the most important of which, to the engi- 
neer, was that Latin would no longer be a compulsory subject. The 
engineering student passing, for instance, in the following five 
subjects would obtain bis matriculation pass certificate :—(1) 
English. (2) Elementary mathematics (arithmetic, algebra to 
geometric progression, and Euclid to Book IV.). (3) Elementary 
mechanics. (4) Geometrical and mechanical drawing. (5) French 
or German. Tue first new matriculation examination was to com- 
menceon September 15th next: the forms of entry were to be obtained 
from the Principal of the University of London, South Kensington 
on or before the first day of that month, the fee being £2. 

The second movement towards the degree was the intermediate 
examination, and here again the new regulations had been framed 
to include those subjects with which the engineer would be more 
or less conversant in his every-day work, viz.:—(1) Mathematics, 
not including the calculus. (2) Applied mathematics and experi- 
mental mechanics. (3) Electricity and magnetism, or heat, sound, 
and optics. (4) Engineering drawing and design. (5) Either 
heat, sound and optics, or electricity aud magnetism, or chemistry 
or geology. 

The papers of the final examination were divided into two 
groups: — Group А ” consisted of (1) Theory of machines and 
machine design. (2) Tbeory of structures and structural design. 
(3) Strength and elasticity of materials. (4) Electrical technology. 
Three of these subjects only were to be taken. Group “E,” of 
which at least two subjects were to be taken, comprised (1; Hydrau- 
lies. (2) Surveying. 3) T:eory of heat engines. (4) Design of 
electrical machinery and apparatus, (5) Generation, transmission, 
and distribution of electrical ererev. (6, Mathematics. 7) Ad- 
vanced theory of machines and structures. 

Mr. Wells proceeded to explain that there would be two classes 
of students, known respectively as internal and external The 
former would be not only those attending one of the athliated 
schools of the University during the daytime, but also those 
studying in the evening under appointed teachers of the Univer- 
sity, which arrangement it would at once be seen would be of 
immense advantage to those whose occupation at their ordinary 
vocations during the day would only permit of their studying at 
evening classes conducted by these recognised teachers at certain 
of the Polytechnics aud Schools in Eugineering of London. 
It should be noted that the class and laboratory work done by 
internal students would be taken into account in the examinations. 
The external student acted quite independently of the affiliated 
colleges or the recognised teachers. 

One illustration of the utihty to the engineer of the possession 
of the degree was afforded in the fact that tne Iostitution of Civil 
Engineers accepted it in lieu of their examination in connection 
with election as an associate member. It would also, no doubt, be 
largely recognised by engineering employers in considering the 
qualincations of candidates for vacancies in their works. 

On the motion of Prof. Greenhill, seconded by Mr. F. S. Pilling, 
a vote of thanks to Mr. Wells aud his assistants was cordially 
adopted. In the course of his reply to various questions put by the 
members, Mr. Wells observed that the ordinary plan of study which 
would be recommended for an engineering student, and that 
necessary in preparing for the degree, were practically identical, so 
that the attainment of B.Sc. in Eugineering was within the reach of 
every earnest aspirant tor it. 


Automatic Fire Alarms.—The British Fire Pre- 
vention Committee on Wednesday last week at their testing 
station, Bayswater, carried out various tests with automatic fire 
alarm systems. The arrangements for the test were made as 
“natural” as possible, and in each case the alarms gave the neces- 
вату notice after a few seconds of tmouldering tire, whereupon а 
period of three minutes was allowed to elapse to mark the time 
required to obtain indoor assistance. The fire was thereupon ex- 


tinguished by hand apparatus, the amount of water used and the 
damage done being minimal. 
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THE OLD AND THE NEW ELECTRICAL 
THEORY. 


By ALEX. P. TROTTER. 


INTRODUCTORY NOTE. 


In a lecture delivered before the Military Society at the 
Castle, Cape Town, in June, 1899, an attempt was made to 
present the leading features of the old and new electrical 
theory by stringing together extracts from various writers 
and by few experiments. But since that date the hypothesis 
of electrons has made a bold bid for recognition as a theory, 
and it might be contended that the title should be altered to 
“The Old and the Last Electrical Theory but One.” А 
paragraph has been added near the end to give a superficial 
sketch of the electron hypothesis, 


Tur OLD AND THE NEW Тнкокү. 


Many of the recently observed facts of electrical science 
do not fit the old theory, and, like many other old theories, 
it must go and give place to another. Although the first 
glimpse of the new theory was seen by Faraday, ** who con- 
stantly endeavoured to emancipate his mind from the 
influence of those suggestions which the words *electric 
current’ and ‘electric fluid’ are too apt to carry with 
them," * progress in this theory has been made only by a 
few mathematicians. “ By current," wrote Faraday in 
January, 1393, “I mean anything progressive, whether it 
be a fluid of electricity, or two fluids moving in opposite 
directions, or merely vibrations ; or, speaking more gene- 
rally, progressive forces." f 

Although Faraday had a dim vision of the new theory, 
though Maxwell planned tbe foundations, Lord Kelvin, 
Oliver Heaviside, Poynting, Oliver Lodge, Larmor and 
Fitzgerald have sketched elevations, and Hertz has actually 
built a substantial basement, the structure is far from 
finished, and a mazy scaffolding of mathematical work, far 
in advance of all the solid structure has been standing for 
some years with little alteration. Hidden away in the 
mathematical writings of a few men there are, to change the 
metaphor, like nuggets in quartz, many plain and easily- 
appreciated morsels of the new theory, and the object of 
these articles is not to give an original and popular account 
of the electrical theory, but merely to string together some 
of these nuggets for those for whom the mathematical ore is 
too hard to crush, or who have no time or inclination to 
extract from it the wealth of science which there lies hid. 
Hopelessly hidden from most. people. 

The old theory must go. But what do we mean bya 
theory? Tirst let us see what we mean by science. 


SCIENCE, HYPOTHESIS AND THEORY. 


The difference between knowledge and science lies, not in 
the quantity of facts, nor the accuracy with which they are 
known, nor their usefulness ; but in their arrangement. A 
gardener may be able to name and successfully to cultivate 
hundreds of plants and flowers, a doctor may be able to 
diagnose many diseases and prescribe the right treatment 
A large proportion of the 
so-called science teaching of the present day is merely the 
imparting of a number of interesting facts. The grouping 
of facts into systems, and the recognition of the relations 
between them is science. The aim of science is to arrive at 
what are called laws. A scientific law is a brief statement 
of the relationship between a group of facts. These laws 


only tell us / the facts occur, not why they occur. A 


theory is a longer statement, and often includes several laws. 
A theory in an early imperfect stage is called an hypothesis. 
A large number of hypotheses may be made on a single fact 
by the ingenious, Neither the preliminary hypothesis nor 
the complete theory really explains the facts, but a theory is 
sound and complete in so far as it is a satisfactory descrip- 
tion of all the facts in a group, and not only those which 
we know to-day, but those which may be observed to-morrow 
or 20 years hence will have to be included in that group. 
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ы Clerk Maxwell, “ Electricity and Magnetism,” Vol. ii., p. 190. 
Pe 27 perimental Researches,” Michael Faraday, Vol. i., p. 81, 


An eminent physiologist is of opinion that one cannot start 
on a scientific research, nor even on a train of thought, 
without an hypothesis. How many facts does it take to 
make an hypothesis? asked the five-year-old son of this 
man. This is no childish question. How many facts, it 
might be asked, does it take to make knowledge? and to 
reply to another pair of questions, How many people does it 
take to make a crowd, and how many to make a corps? To 
the first no definite answer can be given—say two or three 
dozen: but two, or, at all events. three men marching in step, 
in line, or file, and evincing discipline, order, and system, 
constitute a squad; and a regiment, or, indeed, an army, 
differs only in quantity, not in quality." So two or three 
facts, systematically classified, with a recognition of their 
relationship, pass from knowledge to science, and that they 
are so classified, and that their relationship is recognised. 
implies that there is an hypothesis. But in a course of 
lectures on electrical, chemical, astronomical, or optical 
matters, brilliant with popular descriptions, full of useful 
information, illustrated with elaborate experiments, coupled, 
perhaps, with the study of text-books, and culminating in 
an “ honours " examination and degrees, there may not be a 
scrap of science. 

According to an ancient astronomical hypothesis, a new 
moon was created every month, and grew by eating the stars, 
and afterwards died. Somewhat later it was held that the 
sun, the same sun every day, passed west, and re-appeared in 
the east from below a flat earth. In А.р. 110, Ptolemy 
taught that the sun and moon moved in circles, whose 
centres described circles round the earth. This was not so 
much an erroneous explanation as an insufficient attempt to 
describe in brief language a too limited range of phenomena. 
Then, Copernicus, at the end of the middle ages, made an 
immense advance in brevity and accuracy of description, 
but more facts remained to be included. Kepler's ellipses 
followed, and finally Newton's law of gravitation, which, in 
a single formula, covers not only the motion of the planets, 


‘but that of their moons, and of bodies at their surfaces. 


The law of gravitation is not so much a discovery by Newton 
of a rule guiding the motion of planets, as his invention of 
a method of briefly describing the succession of events which 
we call planetary motion. It describes /ow every particle of 
matter in the universe is altering its motion with reference to 
every other particle. It does not tell us why the particles 
thus move; it does not tell us / % the earth describes a 
certain curve round the sun: it simply economises thought 
by resuming in a few words the relationship observed between 
a large range of phenomena. Such laws simply describe— 
they never explain. And it should be observed that the 
law of gravitation is sufficient, and, so far as it goes, com- 
plete, although it does not give the slightest hint what 
gravitation is. 

* From a group of experimental facts we may divine a 
certain relation, and by generalising it from the particular 
cases observed, make it a law, empirical so far, 7. e., not 
deducible from previously known laws at the time, though it 
may become so later. Such a law is that of gravity ; though 
so long since its discovery it has not been satisfactorily 
explained by more easily understoodlaws. (hm’s law is also 
without explanation, whilst, on the other band, the gascons 
laws have been explained dynamically, as Newton's law of 
gravity and Ohm's law may be some day.“ t 

The corpuscular theory of light was very useful in its 
day. All the more important facts of optics which had then 
been observed fitted it, it was possible to make accurate 
calculations and predictions with it, just as the older 
astronomers accurately predicted eclipses and tlie movements 
of planets. But new facts were observed which could only 
be reconciled with the theory at the expense of great 
ingenuity and stretch of imagination. Then a totally 


different hypothesis was started, and this was found to fit not. 


only all the facts which had been observed, but indicated 
others which were observed as soon as they were looked for. 
This is one or the most sure tests of the soundness of a hypo- 
thesis ; indeed, when it has achieved this much, it may take 


rank as a theory. 


* Note, this was written before the war. " 
+ Karl Pearson. “The Grammar of Science,” p. 119. Ist edition 


t Heaviside, Vol. i, p. 278. 
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If we are to avoid the risk of wasting work on a wrong 
hypothesis, it is well to begin as far back as possible, and 
not to jump into the middle of a collection of facts, and try 
to deal with all that happen to be within reach. There 
are," writes Oliver Heaviside, “ poetical explanations of 
natural phenomena, as might be expected, these are very 
bad. The illustrious Goethe's explanation of colour should 
bea caution to poets to the end of time to keep to their 
poetry. He borrowed a prism, stuck it to bis eye, and 
looked through it. He did not see Newton's spectrum, but 
something quite different, and he hastily concluded that 
Newton's theory was all quite wrong, and set to work to 
write a book in which the whole thing was properly 
explained, and Newton's theory demolished.“ 


CONCEPTS AND PERCEPTS. 


If we vo very far back, we approach the outskirts of 
physical science, and beyond lies the difficult region of 
metaphysics. A very little of this science is enough for 
most students of physics, but that little is very useful. 
Enough, and perhaps more than enough, for them is to be 
found in Karl Pearson's valuable Grammar of Science, from 
which several quotations, not always following the exact 
words of the writer, are made in the present articles. A very 
valuable feature of Karl Pearson’s work is the distinction 
which he makes in popular language between a concept and 
a percept. 

A square table and a round table are percepts. We per- 
ceive them with our senses of sight and touch, they are 
phenomena, because from the metaphysical point of view we 
know nothing of them beyond our perceptions of them. A 
further and a very irritating idea with which metaphysicians 
annoy students of physics is that they tell us that these two 
tables exist only so far as we perceive them, and that they 
are “only phenomena," and this statement is sometimes 
made in language which almost implies that if we cease to 
perceive them and to think about them, they no longer 
exist. Be that as it may (for it certainly is not physics) it 
is suflicient for the present purpose to observe that these 
two tables differ from each other, mainly because one is 
square and the other is circular. Tlie tables are perceptione, 
but squareness and circularity are conceptions. Whether a 
table is a thing-in-itself“ or no is of small importance 
compared with the assurance that circularity and squareness 
are not things. But the word concept or conception is used 

in two senses; circularity and squareness are abstractions. 
"We may draw a very accurate circle on paper. What we 
perceive is a thin black line, and the frm of this line, 
unless we detect irregularities in it by examining it through 
a microscope, exhibits our idea of circularity. 

In another sense, the corpuscles of the corpuscular theory 
of light were concepts, for they were conceived and certainly 
never perceived. In other words, they were imagined, and, 
to use a common phrase, they existed only in the imagina- 
tion. In this sense the ether which we conceive to be the 
medium in which light is propagated is a concept; it has 
never been perceived, but the modern theory demands that 
we should conceive it. Similarly, atoms and molecules are 
necessary concepts. Light, heat, energy and gravitation, 
again, are concepts of a different kind; for they are not 
* things" like tables, nor imaginary bodies like light cor- 
puscles or atoms, nor mere abstractions like squareness or 
circularity. The important question upon which the old 
electrical theory must stand or fall, is, Are electricity and 
electric currents necessary concepts? In the modern theory 
they are not necessary ; and both, especially the former, are 
very misleading, and it is a matter of great regret that the 
word current must remain, for it is too late now to change 
it. The word electricity, on the other hand, can be thrown 
overboard at once, it is worse than useless; the adjective 
electrical may remain, for it is useful to describe a category 
of phenomena, as do the adjectives geological and botanical. 
These words electricity and current are relics of a crude 
mechanical theory, which, like the corpuscular theory of 
light, was useful enough in its day. The very word current 
implies that something flows, and this thing, of course, was 
electricity. It fits the facts fairly well so long as we work 
with batteries, wires and electro-magnets as in ordinary tele- 
graphy, or with dynamos and electric light or motors. For 


* Oliver Heaviside. Electrical Papers, Vol. i, p. 335. 
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such purposes the old theory is good enough, with here and 
there a formula which must be accepted as an article of 
faith. But when we begin to study the recent developments 
of electrical science, the old theory is not sufficient. We 
might, it is true, tack something on to the old theory, and 
leave the rest to go on, because it has been so useful in the 
past, but that is bad science. The amazing intricacies of 
the Ptolemaic system of astronomy are av example of the 
result of adding bits to old theories. There was a time 
when the difficulties into which the old theory of electricity 
has led us, might have been avoided, but German philo- 
sophers, ** Weber and Clausius, seemed determined," writes 
Heaviside, “to make an electric current be static electricity 
in motion round a circuit, and they have made elaborate 
attempts, with much success, to find the law of force between 
two charges of electricity in motion, to include electro- 
dynamics as well as electrostatics.” “ 

We can form no conception of an electric current,” 
wrote Clerk Maxwell, “except as a kinetic phenomenon— 
that is to say, its energy is the energy which a moving body 
has in virtue of motion. "The electricity in the wire cannot 
be considered as the moving body in which we are to find 
this energy, for the energy of a moving body does not depend 
on anything external to itself, whereas the presence of other 
bodies near the current alters its energy. . . . . We 
are, therefore, led to inquire whether there may not be some 
motion going on in the space outeide the wire, which is not 
occupied by the electric current, but in which the electro- 
magnetic effects of current are manifested.t 

„There are other questions which have existed," writes 
Prof. G. F. FitzGerald, “but which have been experimentally 
decided. The most celebrated of these are the questions 
between the caloric and the kinetic theories of heat, and 
between the emission and undulatory theories of light. The 
classical experiments by which the case has been decided in 
favour of the kinetic theory of heat and the undulatory 
theory of light are some of the most important experiments 
that have ever been performed. When it was shown that 
heat disappeared whenever work appeared, and vice versa, 
and во the caloric hypothesis was disproved ; when it was 
shown that light was propagated more slowly in a dense 
medium than in a rare, the sciences of light and heat were 
revolutionised. Not but that most who had studied the 
subject had given their adhesion to the true theory before it 
was finally decided in general estimation. In fact. Rumford 
and Davy's experiments on heat, and Young and Fresnel's 
experiments on light had really decided these questions long 
before the erroneous views were finally abandoned. I hope 
that science will not be so slow in accepting the results of 
experiment in respect of electro-magnetism as it was in 
the case of light &nd heat, and that no Carnot will 
throw back science by giving plausible explanations on 
& wrong hypothesis. . Elementary text-books that 
halted between two opinions, and, after the manner of 
text-books, lent towards that enunciated in preceding 
text-books, had all perforce to give prominence to the 
true theory, and the whole rising generation began their 
researches from a firm and true standpoint. I anticipated 
the same results to follow IIertz's experimental demon- 
stration of a medium by which electro-magnetic actions 
are produced. Text-books which have been gradually 
invoking lines of force, in some respects to the aid of learners, 
and in others to their bewilderment, will now fearlessly 
discourse of stresses in the ether that cause electric and 
magnetic force. The younger generation will clearly see 
in electro-magnetic phenomena the working of the all- 
pervading ether, and this will give them a true and firm 
standpoint for further advances.” + But the old theory had 
taken deeper root than Prof. FitzGerald thought when he 
uttered these words nearly 14 years ago. Most science 
teachers are aware of the new theory. Some understand it, 
but nearly all treat it as too strong meat for their babes, who 
are still nurtured, if not on the electric fluid itself, at least 
on „currents of electricity." They would rather meet the 
question, What is electricity?“ with a smile, and put it 
by, than face inquiries about the stresses in the ether. We 


* Oliver Heaviside, “ Electrical Papers," I., 296. 
t Clerk Maxwell, Electricity and Magnetism,” II., 182. 


t British Association, 1888, Prof. G. F. FitzGerald's address to 
Section A. 
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do not know,” continues Prof. FitzGerald, “ what the struc- 
ture of the ether is by which it can pull, but neither do we 
know what the structure of a piece of india-rubber is by 
means of which it can pull, and we might as well ignore the 
india-rubber, though we know a lot about the laws of its 
action, because we do not know its structure, as to ignore 
the ether because we do not know i/s structure." 

* Most electricians are accustomed to confine their atten- 
tion to only one part of the wonderful phenomena occurring 
during the existence of a conduction current . . ; 
it is the current in the wire that is the first object of atten- 
tion, and what goes on outside is ignored. We are aware of 
the existence of an external] magnetic field, and also of an 
electric field . . . . but,asthe steady conduction cur- 
rent is independent of them, they are ignored.“ 


(To be continued.) 


AN AMERICAN ECHO. 


For 12 months or more we have been subjected to a torrent 
of papers, articles, and speeches on the possibility or impos- 
sibilitv of running our railways electrically, and there comes 
now through the medium of the Western Electririan an 
abstract of a paper read at the annual convention of the 


road between Mott Haven Junction and Grand Central 
Station, N.Y., over which trains from tlie three divisions of 
the New York Central and the main line of the New York, 
New Haven, and Hartford Railroads enter New York. Two 
miles of this track are in tunnel, and it was the annoyance 
to passengers caused by steam locomotives in this tunnel that 
induced the company to consider the use of electrically-drawn 
trains. 

The conditions were such that motor coaches were ruled 
out of court, single locomotives alone being considered. The 
abstract gives a good description of the dynamometer car, 
the conditions of the tests and the methods of arriving at the 
essential figures; but we propose only to state briefly the 
gist of the judgment arrived at on these figures. 

The writer of the paper is in agreement with the majority 
of English engineers that the alternating- current motor will 
prove Jet to be the most efficient for “long-distance work, 
but that it has not yet demonstrated its ability to start under 
load as efficiently, or to accelerate a train as quickly, as the 
direct current motor ; and it was quite useless to think of it 
on the line in question, where the trains were running under 
very short headway on a short stretch—frequent stops and 
rapid acceleration after each, in order to bring up the mean 
speed, being the chief characteristics. Therefore it was 
advised, if conversion was found worth while, to adopt the 
direct current system with a third rail for the main line and 


overhead trolley for the yards. 


Taske I.—TABLE or ESTIMATES ON PLANS ron Рворозер ELECTRICAL EQUIPMENT OF THE N. Y. C. & H. R. R. R. 


BETWEEN GRAND CENTRAL STATION AND Morr Haven JUNCTION, 


| 
| Cost of Cost ot podia | 
4 Character of stations, &c. operation operation motor expenses charges per 
2. board. shoe. terminals. Joo. mile. loco.-mile. loco. mile. 
— ame Et tx e E zd — — = 4 = 
1 Direct-current power station at centre of line and omen to tracks. | | 
|  600-volt working conductor, no batteries a - we “4470. 600. 1:000. ^ 1402c. 6:58c 20:60c. 
2 Same as No. 1, with batteries in power house 472 '66 1:137 14°65 671 2136 
3 Same as No. 1, with battery sub-station near Grand Central Station and | | ! | | 
Mott Havea Junction 475 668 | 120 147 1725 , 2195 
4 , Alternating-current power station ‘on river front near centre of line, | ! 
| with rotary-converter sub-stations near each end of line. 11,000- | | 
volt A. C, aud 600-vol* D.C. T 6572 715 1:287 152 7:58 2278 
5 | Combined D.C. and A.C. power stafion at Harlem River near one end ) | 
| of line and one rotary-converter sub-station near the other end of | | | ! 
; line. 11,000-volt A.C , 600- volt D.C., no batteries 570 . 666 1:19 147 418 21:83 
6 Direct- current feeders from Manbattan Railway sub-station located | 
| near centre of line. "Transmission from sub station to working con- , 
| ductor, 600-volt D.C. energy to be purchased . 25 2:650 2:748 34:64 289 37 53 
7 , Rotary-converter sub-station at centre of line. A.C. energv to be pur- | | 
| chased from Manbattan.sub-station and transmitted at 11,000 volts. | 
Energy to cost 4 cent less per Kw.-hour than D.C. energy delivered 2˙5 2:336 2508 ; 31°50 423 35 73 
8 | Two rotary-converter sub-stations,one near each end of line. A.C. current 
| to be purchased from Manhattan sub-station near centre of line 21 2:336 2:504 31:50 3:93 35:43 
9 Combined A.C. and D C. power station near Harlem River at end of | | 
line. One sub-station near other end, and batteries carried on ' | f | 
locomotives charged from working conductor 885 519 629 1122 1658 ^ 77 24°34 
10 | One rotary-converter sub-station near centre of line, A. C. current pur- | 
| Chased from Manhattan sub-station No. 7, batteries on locomotives | | | 
charged from workiog conductor.. 212 24 2502 3440 408 38-48 
11 Direct-current feeders from Manhattan sub station No. 7, near centre | 
;  Ofline. Datteries ou locomotives charged from working conductors 2˙5 2738 2°742 37:81 2:51 40:32 
12 Combined A.C. and D.C. power station at Harlem River near outer end | 
of line. One sub-station near other end. Batteries in power station | 
| and sab-station. A.C. transmission 11,000 volts, D.C. conductors | | | | 
; Е us 7:83 23 63 


600 volts 


American Institution of Electrical Engineers, by Dion J. 
Arnold, dealing exhaustively with the question from one 
point of view. 

All the deductions and estimates were based on tests 
carried out in great detail with a well- equipped dynamo- 
meter car, which is owned jointly by the Illinois Central 
Railway Company and the University of Illinois. We 
venture to believe that tlie possession of such a practical 
piece of apparatus has not been considered in any British 
technical school, and it proves once more how admirably 
our cousins equip their sons with the means of competing 
with the world in the profession of engineering. 

The tests were made over about 51 miles of four-track 


* Oliver Heaviside, Electrical Papers I, p. 494. 


Operating Fixed 


55 7751 335 1580 | 


The actual generation of power was considered very 
thoroughly, and 12 schemes were put forward for comparison. 

The estimated costs of each of these schemes are tabulated 
above, and will repay study. 

The costs are given in cents per unit. The total annual 
input at the contact shoes was estimated from load curves 
at 15,768,000 Kw.-hours The load diagram given is not 
unlike a lighting load curve, although it has two peaks of 
about the same altitude, "These occur between 8 and 10 a.m. 
and 5 and 7 p.m., and probably coincide with the business 
rush. -The average load factor would appear to be between 
20 per cent. and 30 per cent. 

The first column of costs representa tlie cost of generation 
at the power house, including coal, water, oil, waste, &c., and 
repairs and wages. 
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The second includes the above, and oil, waste, repairs, 
&nd wages in sub-stations, and repairs on transmission lines. 

The third includes all expenses in the second column 
with the addition of 4 per cent. on total capital outlay, 
excluding cost of locomotives, and taxes at 2 per cent. 
on buildings, land, and machinery. The fourth and follow- 
ing columns require no explanation. 

It strikes ns as a weak point that no depreciation charges 
enter into the fixed charges, as these would not, we fear, 
cancel out in the comparison between steam and electricity. 

Although No 1. scheme pans out most favourable on paper, 
it was not considered seriously, as it necessitated placing the 
power station in the centre of the city, and the authorities 
would have had something to say about that. The same 
objection throws out schemes 2 and 3. The difference in 
the total costs of Nos. 4 and 5 is the difference between one 
and two sub- stations. 

The next two schemes proved quite conclusively that 
it would not pay to buy energy, and Nos. 10 and 11, 
which are in the same case, are interesting only because 
it was proposed to place batteries on the locomotives. This 
was mooted in order to eliminate the troubles anticipated 
with overhead construction in the terminal stations and 
shunting yards, which look, on the drawing given in the 
reprint, something like a diagram of the muscles, or nerve 
centres in a human body. The third rail would be used on 
the main line, and these complicated places would be nego- 
tiated with tke batteries, these being charged while running 
on the third rail. 

No. 9 scheme comes out near the top, if the first three 
schemes are not considered for the reasons given above; but 
No. 12 was recommended, although the total cost of opera- 
tion under this scheme is slightly greater than No. 5. It 
was believed, however, that the addition of the batteries in 
the power and sub-station, while increasing the cost of 
operation, would give the most valuable advantage of an 
insurance against the shutting down of the lines, due to 
some mishap at the power station, besides regulating the 
pressure, and reducing the cost of generation, by maintain- 
ing a corstant load on the engines. 

With this verdict we have no fault to find, although we 
think it should be possible nowadays—in fact, we know 1t 
is possible—to construct a power station of any size in the 
heart of a city without causing a nuisance either with smoke, 
steam, or vibration. If this could have been done, and 
No. 3 scheme adopted. all the advantages of No. 12 would 
have been gained, and the total cost of operation per loco.- 
mile reduced by over 14 cents. In that event, perhaps the 
conclusion of the paper would not have been so disappoint- 
ing from the point of view of the electrical engineer. This 
conclusion is based on the following figures :— 


Steam. Electricity. 
Operating expenses per locomotive-mile 
exclusive of fixed charges, but including 
water, labour, cost of cleaning and repair- 
ing tunnel, and all other expenses of 


locomotive operation З m . 23°05 15:50 
Fixed charges рег locomotive-mile, assum- 
ing that it now requires 40 locomotives 
to perform the present service and that 
33 electric locomotives could perform the 
same service ve A. - Ws. 113 1:83 
Total in cents T . 2418 23:63 


And it is “that while there would be a slight annual saving 
in operating expenses in favour of electricity, it із: not 
sufficent to warrant its adoption on the grounds of economy 
in operation alone, although its adoption can be justified on 
other grounds.” One had hoped for the difference to have 
been marked much more strongly. The last paragraph of 
the paper is quite hopeful :— It is, however, safe to con- 
clude that the saving in operation expenses by the electric 
system would be sufficient to offset the increased fixed 
charges due to the additional investment made necessary by 
its adoption." 

Unfortunately, the case investigated is a special one in all 
its characteristics, and the results obtained cannot be applied 
to anything in the shape of main line work. There are, how- 
ever, similar cases in England, and it is to be hoped that the 
companies affected are cognisant of all progressive researches 
such as we have outlined above. 


THE ELECTRICAL INDUSTRY AND 
TECHNICAL EDUCATION. 


By RANKIN KENNEDY. 


THE evidence recently given on this question, mostly by 
scholastic authorities before a Committee of the London 
County Council, testifies principally in favour of better edu- 
cational facilities for the training of leaders in scientific 
industries. One leader of technical industry, Mr. A. Siemens, 
gives an opinion which is, perhaps, more valuable than opinions 
expressed by anyone not actually engaged in the industrial 
production of scientific machinery. First, he says manu- 
facturers are fully alive to the value of highly trained 
educated men, and encourage such training and education. 
Now this may be true; no doubt most, if not all, manu- 
facturers see the advantage of education, and encourage it, 
but that alone is an attitude without any effect for good. 
The question is, Do the manufacturers employ the most 
highly qualified leaders? Some few firms in this country 
do employ highly trained and qualified men, but no one 
who knows the industry, as carried on in Britain, can affirm 
that there is any demand for highly trained leaders by 
manufacturing firms. There are plenty of men to be had at 
this moment as highly trained and educated as men can ever 
be for leading work, and there never has been any scarcity 
during the past 10 years. On the other hand, during 
that time, Continental and American firms were employ- 
ing all the talent, skill, and educational training at hand, 
and paying well for these advantages, in addition to 
spending large sums of money in working out and de- 
veloping the industry under capable leaders. At the same 
time there was no demaud in Britain for any such trained 
men, no money spent in preparing for the coming business, 
the leaders being reduced to the smallest possible number at 
the smallest possible salaries. The employers have been 
content to jog along making old bipolar dynamos, and taking 
orders as they happened to turn up for. what they were 
pleased to call their ** well-known specialities.” 

By dint of hard work, expenditure of money, and securing 
all the skill within reach, the foreigners eliminated faults in 
design, introduced new designs, standardised their manu- 
factures, and equipped their factories with up-to-date 
machinery for the coming competition ; we know the result. 
While we are crying out about backwardness the foreigner 
is equipping and successfully running large factories in our 
own homeland. 

Is it reasonable to suppose that the edncation of leading 
engineers had anything to do with such a state of affairs ? 
I trow not! As Mr. Siemens puts it,“ Mental and com- 
mercial training are quite as necessary as technical training." 
If there had been manufacturers with requisite ** mental and 
commercial training," they would have found mo lack of 
men in Britain with the scientific ability to second them. 

To throw the blame for our backwardness on lack of 
educational facilities, or on lack of men to take advantage 
of these facilities, is, in my opinion, utterly at variance with 
the actual facts. 

The educated, highly-trained men in this country are 
mostly engaged in branches of electrical engineering where 
they cannot influence the manufacturers or their manu- 
factures ; in the past, some have attempted to assert them- 
selves by manufacturing on their own account, others by 
starting as consulting engineers, teachers or professors, 
station attendants, municipal engineers, &c. 

Manufacturers who are not progressive (perhaps aggres- 
eive is the better word), do not require highly-trained 
leaders, simply because these manufacturera will not be led 
out of the groove they have run in for so long. 

The summary of the London County Council's Committee 
is worthy of more criticism :— 

1. The lack of the aforesaid **mental and commercial 
training " of manufacturera is quite apparent to everybody ; 
to this we must agree. 

2. Defective technical or secondary schools:—In my 
Opinion there are plenty of funds and schools, but the curri- 


culum and the general arrangements of classes are, as a rule, 


not arranged for the best practical results; nor is the 


Е 


— — г> 


— = —— oa 


——— ————— NN 
247 


Vol 51. No. 1,289, Асасвт 8, 1902. 


THE ELECTRICAL REVIEW. 


teaching of the kind suitable for preparing for a scientific 
industry. 

3. Lack of trained men: This does not exist, for, if 
there were any demand which could not be supplied from 
home-bred materials, we could get foreigners by paying for 
them, as the foreigner does. 

4. Lack of institutions for advanced work :—This may 
be, but the state of the industry could not be improved 
by additional high-class technical laboratories ; such places 
do not turn out leaders of industry, however useful they may 
be for research and standardising work. Men of character 
such as those who become live leaders of industry, do not 
come from a class who can be set to work in the usual 
type of advanced laboratory work. The leader can be 
educated, but he will be a leader all the same, even if not 
so highly edncated as many others who could easily distance 
him in an educational competition. 

The true history of the British electrical industry during 
the past decade is plain. When municipal installations 
began to be put down, our manufacturers were, from 1888 
till 1895, fairly well in the running and full up with orders 
for plant which required little or no special scientific 
skill in its production, and the foreigner was not a com- 
petitor with anything better or cheaper. He was, however, 
if not competing for orders, making most effective prepara- 
tions for doing so by adopting every improvement under the 
skilful guidance of the best ability to be found. Then, when 
prepared, be easily secures all our orders for electric traction, 
nearly all our large installations, and many smaller planta, 
leaving the home manufacturer plenty of time to cry out 
against competition, and to set to work to recover the lost 
ground, if he can. 

This tendency of manufacturers to build up a business to 
8 certain extent, making progress for a few years, and then 
resting upon the level attained, is a relic of the past; 
modern manufacturers must keep on progressing or be beaten 
in competition, and this constant progress can only be 
carried on with the aid of trained ability in the science and 
art of the industry carried on, ard my contention is that 
there is plenty of that trained ability in Britain and else- 
where, but no demand for its employment in British industry 
—ride advertising columns. 

We have everything necessary in Britain to carry on any 
ecientific industry successfully, and the most convincing 
proof of this assertion is the very striking one that, during 
this period of stagnation in British works, at least three very 
large. foreign works have been built and equipped here, 
despite the alleged Jack of educational and technical labora- 
tories.. These firms, at least, think Britain is a favourable 
country for good paying scientific business, and their success 
confirms it. 

It is to the lack of enterprise, and the neglect of scientific 
aid, failure to recognise the importance of improvements, 
by the commercial and financial leaders (without whom 
the scientific leader is powerless), that these industries 
owe their present position. This may be to some extent 
explained by the Limited Liability Company system of 
mauaging money matters, and want of personnel in manage- 
ment; at any rate, there is an amount of inertia in the 
business at its very centre. Commercial progress must 
lead the scientific industries. 


NEW PATENTS AND ABSTRACTS OF 
PUBLISHED SPECIFICATIONS. 


NEW PATENTS, 1902. 


Compiled expressly for this journal by W. P. Thompson & Co., Electrical Patent 
Agents, 8:2, High Holborn, London, W.C., and at Liverpool, to whom all 


inquiries should be addressed. 


0,6194. Improvements in and connected with interrupters for induction 
ME J. Crivkna (Baviern). July 16th. (Date claimed under Patents Rule 19, 
arch 6.b, 1902.) (Complete.) 
0,619. “Improvements in electric switches specially applicable for ufe in 
A with wireless telegraphy." J. Cervera (Baviera), July 6th. (Date 
aimed under Patents Rule 19, March 6th, 1902.) (Comple te.) 
„ “Improvements in or connected wah splicing ears used on trolley 
res of electric tramway ." J. Ramsky. July lach. 
met "Improvements in electric motors." А. B. Horsow. July Mth. 
М ie applied for under Paten's Act, 1901, July 16th, 1901, being date of 
Pplication in United States.) (Complete.) 


15.677. A bond for making an electrical connection between the hub and 
the ГеПое and tyre of railway and the like wheels having a wooden or 
other non-conducting body portion.“ A. H. Jonsson. July Hth. 

5,696. „ Improvements in electric furnaces.” J. Bocsrav. July 14th. 

15,714. “Improvements in and connected with electrical fuse boxes or 
cut-outs.” C. D. BURNET. July 15th. 

15715. “Improvements in or connected with electric cable junction, 
terminal, and like boxes.“ C. D. Bursxet. July 15th. 

15.716. Improvements in or connected with electric cable or conductor 
junction and like boxes." C. D. Burnet. July 15th. 

15,735. ‘Improvements in the mode and means for electro-plating.' 
J. BAT. RV. July J5th. 

15,747. “Improvements in or relating to electric storage batteries." M 
SUTHERLAND and E Marcvson. July 15th. 

15.753. “Improvements in electricity meters.” TRE British Тномвох 
HovsroN Company, LIMITED, and F. HOLDEN. 

15,764. ' Improvements in the control of electric lifts," J. В. Stevens, C. О. 
Masor, E. C. Stevens and P. H. Stevens. July 15th. 
15,772, “Improvements in electric batteries.“ А. L. SHEPARD. July 15th. 

15,784. “Improvements ia and relating to thermo-electric couples and 
generators." C. B. THMING. July 15th. (Complete.) 

15.795. ''Improvements in means for transmitting electricity to vehicles on 
electric railways.” A. BIE R. July 15th. 

15.807. ‘Improvements in or relating to electric accumulators.” C. px 
BEpNEFF. July lith. 

15,414. “Improvements in or relating to dynamos and electro- motors.“ 
R. F. Hari. July 16th. 

15,15. "Improvements in or relating to electric fuse boxes for street mains 
and analogous uses." THR ELECTRIC AND ORDNANCE ACCESSORIES. COMPANY, 
Limirep, and R. F. НА. July 16th. 

15,523. © Improvements in or connected with electrical fuse boxes or cut- 


cuts." G. H. NisniTT.. July 16th. 


15,24. “Improvements in elect:’c railway rail bonds.“ G. Н. NIBBETT 
Julv 16th. 

15,425. “Improvements in electric railway rail bonds." G. H. NISBETT. 
July 16th. 

15,892. Improvement in automatic prepayment electric calling apparatus 


for use with telephones and other instruments.” H. L. P. Boor aud Н, J. 


Dawes. July 16th. 

15,8123. Improvements in electric switches applicable for electrically- 
driven hoists or other machines“ J. С. ET. HELLA, July 16th. 

15,926. “ An improved form of Cetachable link chain for electric fittings.” T. 
McIntyre. July lith. 

15,35. ‘Sadler's electric tramcar life-saving guard." 
July 17th. 

15944. " Improvements in electrical brushes for dynamo electrical machines, 
electrical motors and other electrical machines and apparatus where brushes 
for collecting an electrical current are or may be employed.“ Тнк TANGYK 
Toor лхо Erkcriic Company, Lrp.,and A. H. Barr. July 17th. 

15,952. "Improvements in systems of electric motor control.“ W. 8. 
ANDRYS. (Date api lied for under Patents Act, 1901, being date of application 
in United States.) July 170, Complete.) 

15,53. “Improvements in controllers for electric motors.” R. Н. Reap. 
(Date applied for under Pasents Act, 1901, July 26th, 1901, being date of appli- 
cation in United States.) July 17th. (Complete.) 

15,9551. © Improvements in electric switches." C. D. Haskixs. July 17th. 
(Da'e applied for under Patents Act, 1901, July 27th, 1901, being date of 
aj plication in United States.) (Cemplete.) 

15.955. “Improver ents in electrically operated switches or cirenit breakers.’ 
E. M. Hrwrrir and T. E. Всттох. July 17th. Date applied for under Patents 
Act, 1901, January 7th, 1902, being date of application in United States) (Com- 
] lete.) 

15,956. “Improvements in electric indicating instruments.“ R. FLEMING, 
July 17th. (Date applied for under Patente Act, 190], November 21st, 1901, 
beirg date of application in United States.) (Complete.) 

15,963. " Improvements in and relating to the manufacture of lead plates for 
secondary electric batteries." C. VrrLLiNo. July 17th. 

15,977. "Improvements in eleotric lifts." J. Bvsu and M. T. MEDWAY. 
July 17th. 

15,961. “Improvements in mechanical rail scrapers for grooved and other 
rails used on electric railways.” E. M. Мехно and H. I. Rocers., July sth. 

16.015. “ Improvements in and relating to electrolysing apparatus,” E.L. 
THorr, July 18th. 

16.0662. ‘Improvements in electric railways.” H. H. Lake. 
(General Electric Company, United States.) 

16,063. “Improvements in and relating to third rail contact shoes for 
electric railways.“ Н. H. Laker, (General Electric Company, United States.) 


July ІК. 


J. Н. SADLER. 


July 18th, 


16,064. “Improvements relating to clec rio. railways.” H. H. Laxa. 
(General Electric Company, United States.) July КЕБ. 

16,03. “A Ше guard for electric tram cars." EK. Hvanks and M. Reap. 
July 19th. 


16,17. “Improvements in sttacbing pole-pieces or shoes to the castings of 
dynamo-electrio machines or electric motors,“ R. B. RANSTon d. Deutsche 
Elektrizitatswerke zu Aachen (Garbe Lahmeyer & Co.) Aktien Gesellschaft, 
Germany. July 19th. (Complete.) 

16.121. An improced method and apparatus for telegraphing and tele- 
phoning on non-isolated submarine lines.“ B. Tycmoxski and K. DoLuincer, 
July leth. 

16,130. “Improvements relating to electric furnaces.” А. Srm. July 19th. 

16,148. Apparatus for indicating that an electric current has reached a pre- 
determined amount, and for the consequent closing of a switch or switches.’ 
J. Еэмсхрвох, W. A. Puupom, J. W. Dawson and EpMUNDbSON & Purpon 
ІлмітЕр. July 2186. 

16,160. Improve ments іп electric lampholders." T. Снлімкаѕ. July 21s 

16.165. Improvements in electrical fire extinguisbing apparatus.“ W. N. 
STI War. July 2184. 

16,19], '"Improvemenc in electric train signals." W. J. Hare and J. P. 
Hank. July 21st. 

16,205. “Improvements 
July 21st. 

16,2983, Improve ments in regulating devices for electric arc lamps." A. N 
THoRIN. July 8136 (Complete.) 

16,264. ‘Improvements in electrical switches and cut-outs.” C. M. Donwan, 
П. A. BMITH and H. G. Bacos July 22nd. (Complete.) 

16,20. "A new or improved electric facia sign." A. GorpswiTH. July Vnd, 

16,298. "Improvements in or relating to electric switches." H. Н. LAXX. 
(General Electric Company, United States.) July 22nd. (Complete.) 

16,294. ‘Improvements in and relating to clectro-magnetic switches,’ 
H. H. Lake. (General Electric Company, United States.) July 22nd. (Com- 
plete.) 

16.319. Ап improved device for adjusting the length of and taking up the 
sla-k in electric lamp cords and the like.” G.C. Marss, (The Crescent Novelty 
Company, United States.) July 22nd. (Complete.) 

16,25. “Improvements in dynamos."” J.Davipson. July 22nd. 

16.8329. "Improvements in collectors for electric railways and tramways on 


the overhead conductor system.” J. (3. W. Al RIDER. July And. 
16,341. "Improvements in and relating to the prevention of formation of 
in ai Н. ViERTEL and BIEMENS 


deleterious vapours by electric discharges in air." 
Bros. & Co. July 22nd 


in dynamo-electric machines.” A. HEYLAND. 
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16,854. “ Improvements in electric accumulators.” H. DANZER. July 28rd. 


16.488. “A quick-break and a quick-make snap-off improved tumbler switcb." 
A. VaNDAM and T. H. Marsu. July Ath. 


16,495. “An automatic electric chain welding machine." J. E. BovsriELD. 
(“Union“ Actiengesellschaft, Switzerland.) Ju'y 24th. (Complete.) 

16,521. “Electric lift controller" P. Dewnirst. July 25th. 

16641. "Cab telegrayh and window catch." H. F. KEEN. July 25tb. 


16,556. “Improvements in electric furnaces aud in the production of chemicals 


in such furnaces.” G. Вккмкн. (E. R. Taylor, United States.) July 25th. 
(Complete.) 


16,564. “ Improvements in clectrically-controlledcair brakes." C. D. AKEL. 
(Siemens & Halske, Aktien Gesellschaft, Germany.) July 25th. 


16,610. “Improvements in electrical switches of the ‘tumbler’ type." 
R. Haney and F. J. Tavron. July 26th. 


16.675. Improved construction of apparatus for measuring electrical re- 
sistance.” J. W. Rucokb, H. Brooker and W. H. Goss. July 25th. 


. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Specifications may be obtained of Messrs. W. Р. Thompson 


and Co., 322, Hish Holborn, W. C., and at Liverpool, price, post free, Ud. 
(in stamps). 


11,406. ** Improvements in the electric equipment of railway vehicles for the 
раро of lighting, heating, and ventilation." А. Zehden. Dated June 23rd, 1900. 

elates to arrangements for electrically lighting, heating, and ventilating 
railway and tramway vehicles, each vehicle being provided with a dynamo, 
driven from an axle, and storage battery. 8 claims. 


11,429. '' An improved electromagnet of high attractive force." M. Vogelsang. 
Dated June 23rd, 1900. An electromagnet for use in lifting apparatus, &c., is 
combined with an automatic switch in such a manner that a strong current is 
first sent through the magnet coil so as to start the movement of the armature, 
and afterwards a weaker current. The armature or core situated within the 
coil is provided with an extension, which, when the armature is attracted, 
moves the switch lever in opposition to a spring and causes а resistance to be 


inserted. The resistance may be inserted either in series orin parallel with the 
coil. 2 claims. 


11,438. “Improvements in casings for the jolntinge of uadergronnd electrical 
cables.” Siemens Bros, & Co., W. Dicselherst, and F. J. Budd. Dated June 23rd, 
1900. Cases for joints, whether straight or multiple, are formed of two cast- 
ings, which fit together and are fixed by bolts, and nuts are provided. 1 claim. 


11,600. ''Improvamente lu aro lamps.“ P. H. F. Sples. Dated June 25th, 
1900. Relates to arc lamps. А clutch lamp is regulated by a shunt tolenoid, 
which is carried on a tube connecting a top plate and a lower plate, and tends 
to draw down a tubular core carried by a sliding inner tube. The provisional 


specification states that an electro-magnet may be used instead of the solenoid. 
4 claims, 


11,604. An Improved process for fitting snbmarine cables for qalok signalling." 
H. K. Kettler. Dated June th, 1900. Submarine cables for quick signalling 
have the armouring and sheathing wires interconnected at the joints, and com- 
pletely insulated from the main conductor and lead sheathing. The armouring 
wires and lead sheathing are earthed at each епа. 1 claim. 


11,618. '' Improvements ia froge to be vaod in connection with evorhead өөп. 
ductors of electrical tramways and railways.” Н. G. Nicholson. Dated Junc 25th, 
1900. Relates to electric railways and tramways with overhead conductors, 
Frogs for conductors. The tongue pivoted on the underside of the base is set 
for the main line or siding conductors, or is normally held on the main and set 
for the siding by the passing vehicle. As the vehicle runs on to a siding rail, 
the trolley head or pole strikes the spring arm carried by & bracket and nrm on 
the tongue, and sets it for the conductor. A spring in А casing returns the 
tongue to the main line. An additional] bracket and arm may be provided to 
prevent the tongue from returning before the trolley wheel leaves it. The outer 
end of the arm is curved, so as to be engaged by the trolley head, as the vehicle 
comes from the siding, in order to set the point to receive it. In the first- 
mentioned form, an arm is provided on both sides of the tongue to set it in 
either direction, 4 claims. 


9 
. “Improvements in terminals anti supports for Nernst lamp glowers.’ 
W. anke. Dated June 26th, 1900. Relates чо incandescent ара, Ап 
incandescence rod made of a mixture of rare earths by moulding, has metal 
beads embedded in its ends, which are preferably enlarged to receive con- 
necting wires. For this purpose, the ends of the rod are first thickened by 
fusion in an are, optionally first applying additional oxide paste, which may 
contain metal, or electrolytically depositing oxides on them. A bead of 
platinum, or an alloy of this with copper, nickel, iridium, or other metal, is 
then formed from a wire, on the end of the rod, in an oxyhydrogen tlame, 
and the end heated in an arc until the metal bead sinks into its end. The 
bead is next fused by the oxyhydrogen flame sufficiently to receive the end of 
a connecting wire. 4 claims. 


11,657. ‘“‘Improvoments in balance resistances and on- ente for Nernst lampe." 
H. М. Petter. Dated June 26th, 1900. Incandescent oxide lamps, having 
auxiliary heaters, are provided with special steadying-resistances and cut-outs 
for the heaters, à number of forms of cut-out being specifled ; in some cases 
the heater is moved away from the incandescence body when this becomes 
conductive. The steadying-resistance consists of one or more straight iron 
wires in & glass vessel, which is exhausted of air or filled with hydrogen or 
other indifferent gas, the wire being heated nearly to redness when in use. The 
cut-out is in the same or а timilar vessel. 18 claims. 


11,8568. "Improvements in systeme of fighting by Nernst or like lamps." А J. 
Warte. Dated June 26th, 1900. Relates to lighting by means of Nernst or like 
lamps, the object being to control the heaters, preferably from a central 
s'ation. А simple arrangement of the lamps is described. The lamps being in 
parallel and connected to the mains, while the heaters are in series in a 
separate circuit supplied from a transformer. A switch controls the heating 
circuit. 16 claims. 


11,669. “Improvements in starting apparatus for Nornst and like electric lamps." 
A. J. Wurts and H. N. Potter. Datcd June 26th, 1900. Starting apparatus and 
cut-outs for Nernst and like lamps. The heating circuit is obtained from a 
transformer, and is opened when the lamp is glowing. A solenoid is in series 
with the lamp, and its core normally closes the primary of the transformer. 
When the lamp is ignited the core is raised and the circuit broken. A balancing 
resistance may be arranged in the lump circuit, or coil may form the resistance. 
20 claims. 


11,680. ‘‘Improvemsats In eloctric Incandescent lamps." A. J. Wurts and 
M. W. Hanks. Dated June 26th, 1901, Relates to incandescent lamps. Several 
incandescence rods are supported by wires and screws on а common terminal, 
and reparate terminals оп а porceiain plate. This is detachably connected by 
four terimninsls toa holder, and carries two greoved plates connected by cove- 
tails, or made in one piece. Each terminal is connected to a separate 
steadying resistanco consisting of coied wire laid in two oppo ite grooves in 
the plate, and secured by enamel, The other ends of the resistances arc all 
connected to one of the terminals. A preliminary heater consists of wire laid in 
the grooves on the plate just above the rods. 18 claims. 


11,661. ‘Improvements in Nernst lampe and heaters therefor.” А. J. Warts and 
M. N. Potter. Dated June 26th, 1900. Relates to incandescent lamps; support- 
ing lamps. Auxiliary heaters for incandescent rods are made by winiing fine 
platsnum or other wire on thin tran· parent or other supports, made of powdered 
talc, soapstone, quartz, or glass, mixed with tragacanth, or other binding 


* 


material, baked, and burnt at a high temperature. The support may be 
squirted into thin rod, wound with tbe wire, and curved to a helical form, or to 
open, conical or harrel forms, flat, zigzag, and then covered with more of the 
plastic material, which is subsequently baked. Connecting wires may be fixed 
diametrically through the ends of such tubes, wbile plastic, and the ends of the 
heating wires afterwards fused or otherwise бес them. Such a tubular 
heater inay be held between bosses on spring supports, connection being made 
by the support and a wire. The incandescence rod is carried on the same sup- 
ports, using я glass тїп” and spring to permit movement at one end, connection 
being made through this and the supports. These partsand a globe-holder sre 
carried on в cylinder containing a cut-out for the heater, and a steadying 
resistance, with a standard cap at the bottom. 22 claims. 


11,562. ''Improvemente in and relating to electric lamps.” P. C. Hewitt. 
Dated Tune 26th, 1900. Vacuum tubes. A tube for lighting contains vapour 
of mercury or lithium, or nitrogen or other gas at a pressure of a few milli- 
metres of mercury. Selenium, phosphorus, sulphur, or red sulphide of mercury 
may be added to facilitate starting, which otherwise requires heating of the 
tube by a Bunsen burner or electrically. A high electric pressure must be used 
in cither case, at starting. Afterwards the gas or vapour in the tube conducts 
a considerable current at ordinary supply pressures; for example, a current of 
several amperes in a tube ? in. in diameter, and 57 in. long., with 110 volts, 


gives an intense light. A steadying-resistanoe may be used in series with the 
tube. 21 claims. 


11,564. ''improvemonts relating to Incandescent electric lamps." C. Panthenler. 
Dated June 26th, 1900. (Date applied for under Sec. 108 of Patents, &c., Act, 
March 80th, 1888). Relates toincandescent lamps. Severallamps are mounted 
on an insulating plate provided with means for attachment to an ordinary 
holder. The lamps are connected in series or parallel as desired, ao that, for 
instance, a group of low-pressure lamps may be used оп a high-pressure circuit, 
The bulbs may be cylindrical, or may have flat surfaces to occupy less room. 
The tlat surface may be enamelled white, or coloured, or silvered. The outer 
parts of the bulbs may be of coloured glass. The insulating plate may be extended 
to form a reflector, or may carry a separate reflector, and it may aleo carry a 
central retlector having flat wings situated between the lamps. 9 claims. 


11,686. “improvements in electric raliways on the sectional conductor system.” 
6. E. Kent. Dated June 26th, 1900. Electric railways and tramways оп а 
sectional conductor system, with swirches operated by magnets on the vehicle. 
The main conductor lies in the gronve of the stringer, wbich may be made of 
two angle-sections secured to the sleepers by spurs on е angle pieces, The 
sectional exposed conductor ів preferably thickened and raised along the 
centre, and einbraces the top of the channel. Contact is made by the plunger 
with an iron hcad and pointed aluminium stem working in the mercury cup and 
lifted by maguets on the vehicle. A porcelain sleeve surrounds the mercur 
cup, and the space between these sleeves in tbe channel is filled in with wood. 
A carbon disc is placed on the top of the sleeve. The brusbes for picking up the 
current are carried by pins in the forked ends of the pole-pieces of the magnets, 


and these brushes are preferably slotted in the centre for the lines of magnetic 
attraction to pass. 19 claims. 


11,697. '' improvements ta flexible coudalts for elestrieal conductors." Н. 6. 
Osburn Hoboken. Dated June 26th, 1900. Flexible conduits are formed by inter- 
lacing single or double flexible helical strips with threads. A woven or braided 
cover may be externally applied. The helical strips may be of cane, metal, &с., 
and the threads may be cotton yarn, fine wire, &c. 1 claim. 


11,609. “‘Improvements 1а means for pretecting electrical apparatus from a 
charges In static potential." P. H. Thomas. Dated June 26th, 1900. Relates 
protective devices for electric circuits to prevent damage by excessive static 
potential. The leads of a system are connected by lighting arresters in series 
with impedances which are earthed. The arresters consist of a series of 
spark-gaps, of which one or more is or are shunted by impedances, and one 


or More is or are unshunted. One or more shunting impedances may be employed 
in each arrester. Aclaims. 


11.610. vements In means for protecting electrical Apparatus frem sant 
charges im static potential." P. Н. Thomas. Dated June 26th, 1900. Relates 
apparatus for protecting electric systems for static discharges, whether due to 
lightning or other causes. A system is described in which a generator has 
impedances ір the leads, condensers, &o., one or more lightning arresters being 
bridged across the leads and connected to earth. The transformer is shown 
protected from the rise in potential due to opening the switches by means of 
impedances and condensers bridged across the leads and connected to the trans- 
former соге. In the case of direct current systems, only one side need be pro- 
tected by the impedance and lightning arrester, 3 claims. 


11,613. “Improvements in tadicating and recording torgete." G. McAlpine and 
d. L. McAlpine. Dated June 26th, When a bullet strikes tbe target, a 
metal ball is driven up parallel inclined electric conducting rails opposite to the 
point of impact by the vibration of the target, and an electric circuit is com. 
pleted through an indicator and recording mechanism. On the cessation of the 
vibrations of the plate, tlie ball rolls baek on to the non-conducting ends of the 
rails, and touches the back of the target. The target may be divided into а 


buli's-eye and concentric rings, and the rings may be divided radially into seg- 
ments. 4 claims. 


11,643. “improved ewitoh for lamp-holders." F. Rawiiags. Dated June 27th 
1900. Switches for lamp-holders. The insulating base is fitted with the usugi 
plungers, and the circuit is completed between the contact by contacts fitted 
on an insulating piece carried by an oscillating forked bar. The bar is operated 
by the cam or inclined plane turned by a handle. A roller is fitted on the bar 
to reduce friction, and a spring gives & quick break. The bar and handle are 
supported in a bridge piece secured to the base. 4 claims. 


11,659. As Improved electric eut-out plug." M. Haase. (E. Roder.) Dated 
June 27th, 1900. Relates to means for indicating that a fuse has melted. The 
hollow space of the plug is filled with asbestos wool, or the like, which is blown 
out of a hole in the cap when the wire blows, A small ignition pellet is placed 
near the wire to blow out the wool when the wire melts slowly, the pellet 
igniting after a certain rise of temperature. 2 claims. 


11,877. “Improvements relating to tbe parallel ruaniag ef alternate current 
machinery.” H. c. Leake. Dated June 27th, 1900. Relates to the parallel 
1unning of alternate- current machines, such as alternators, motors, and rotary 
converters, and particularly to the automatic adjustment of the magnetic fields, 
so as to control periodic fluctuations in the angular velocity in the rotating 
parte, and also the value of the wattless” current. 11 claims. 


11,696. “‘Improvements In alternating onrront wattmeters.” W. L. Wise. 
(Union Elektricitats-Geselisohalt, Bertin). ted June 27th, 1900. Energy meters. 
An induction motor meter, for a single alternating current, has two or three 
straight electremagnets, placed parallel to the spindle, and driving two con- 
duction-discs thereon. One electromagnet carries the main current, the other 
being connected betw en the mains, when two magnets are used; when three 
are used, the outer ones are connected alike. In order that the magnetic fie'ds 
produced by tne shunt current may be in quadrature with those produced by 
the main current, a bent wire or so id iron bar is fixed with its ends near those of 
tbe shunt electromagnet, the discs intervening. The bar is fixed in a sleeve 


after adjustment. An air gap may be provided in the bar. The ends of the bar 
may be formed t8 loops, as shown in plan. 2 claims, 


11,787. “‘imprpvements in electrical starting and regulating ewitehes.” А. H. 
Hickley. Dated June 29th, 1900 Starting and regulating switches are fitted 
with electromagnets below certain of the fixed contacts, and the switch arm 
carries iron armatures so that good contact may be obtained. 8 olaims. 


11,767. "improvements ia reguiating dev fer altornatiag eleetrio current 
eircults." British! Thomson. Houston сае (Е. Tbomson). a ated June 29th, 


1900. To obtain a constant current in transformer distribution, the coils are 
made relatively movable, but in order to simplify construction, the range of 
movement is limited. The range of load over which the coils have & relative 


movement depencs upon circumstances, and may be near the maximum or 
minimum, or at an intermediate point, 6 claims. 
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No. 1,290. 


PRE.EMINENCE AND -—— 


FoLLOWING up a memorandum issued by the Commercial, 
Labour, and Statistical Department of the Board of Trade 
in 1897, Sir Alfred Bateman, the Controller-General, has 
recently published an examination of the trade of those four 
countries which are now engaged in в struggle for the 
markets of the world—the United Kingdom, France, 
Germany, and the United States of North America. The 
document is of absorbing interest by reason both of ita 
actual contents and of the lines of thought to which it gives 
rise, while it is capable of exerting two very different 
effects upon the student, according to the mental attitude he 
adopts in reading it. With a pessimism that seems to be 
characteristic of latter-day journalism—a pessimism which 
is not free from offence, though undoubtedly better than 
blind optimism—many of our newspapers agree in thinking 
the report, or the state of affairs it illustrates, humiliating 
to the nation; and in that view they find, we cannot help 
regretting to вее, an apparent advocate in Sir Alfred Bate- 
man himself, who, in the course of his concluding remarks, 
observes, * We can scarcely expect to maintain our past 
undoubted pre-eminence, at any rate without strenuous 


‘effort and careful and energetic improvement in method." 


Before accepting the guidance of the journalist who ab 


one moment acclaims the Empire on which the sun never 


sets, and at another hints that we are about to follow the 


‘footsteps of that nation from whom we have borrowed the 


phrase, it may be well to look at the position we occupy in 
comparison with our competitors somewhat more closely, 
to see if we have much actual cause of complaint, to see if, 


.' perchance, we are not despising the attainable for the sake 


of the unattainable. Prosperity we may deserve and 
achieve ; pre-eminence may be no longer within our grasp. 
Prosperity is largely the fruit of a man’s own labour; pre- 


‘eminence is often due to lack of rivals. In the annexed 
table we give in quite round numbers the area, total popula- 


tion, and population per square mile of the four countries 
under review; figures we are prone to forget in momenta of 


elation :— : 
Ares in Total 


Country. square miles. population. E aie 
United Kingdom ... 121,000 38,000,000 314 
France 204,000 39,000,000 191 
Germany ..  .. 211,000 52,000,000 247 

. United States 3,000,000 63,000,000 21 


Omitting the colonies and dependencies, our country is 
the smallest of the four, not much more than half the size 
of Germany ; we and France have the smallest, population, 
and we are by far the most thickly populated. We are also 
much older than any of the others in political and industrial 
development. By virtue of our geographical situation and 
figure, our climate, and our political institutions, we werea busy 
commercial nation centuries before France and what is now Ger- 
many were anything but armed camps, ages before the United 
States existed. Comparatively few years ago we were doing 


М 
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nearly all the export trade, most of the import trade, and 
the whole of the carrying trade of the world. It was, there- 
fore, impossible for us to have increased our supremacy, and 
without the proof of statistics it might be imagined equally 
impossible for us to have retained it, or to have increased 
the volume of our trade except as the markets grew. And 


when the other nations awoke, not only were their first 


advances expressed as percentages, vastly superior to ours, as 
the infant grows faster than the youth; but roughly speak- 
ing their every gain was at our expense, and their individual 
progress but one-third of our logs, The day has now come 
when our competitors’ figures are not merely better than ours 
when put in percentage form, but in some trades are larger 
than ours in absolute units. Is this surprising, is it excuse 
for crying Ichabod? Can a country of 121,000 sq. miles 
always expect to do a larger agricultural and mineral trade 
than one of 200,000 or 3, 000, 000? Can 38 million men 
compete in volume of commerce with 52 or 63? Moreover, 
have we not been drawing upon our stores of coal and iron 
until they are more costly to win than the practically un- 
touched deposits of the Continent and America ; and can we 
avoid leaving to our rivals the advantages of cheap raw 
materials till equilibrium is once more attained ? Surely it 
is nothing but national conceit for us always to hope for pre- 
eminence : enough for Englishmen to ask for prosperity and 
Progress. | 

If we turn to Sir Alfred Bateman for information on this 
point, we find him saying, The figures show we have not 
stood still. They show we have progressed, although 
Germany and the United States have progressed more 
rapidly ; but they do not show any displacement of the 
export trade of the United Kingdom by any one of our three 
principal competitors,” Is not this prosperity ? Again, Sir 
Alfred: “The exports per head in the United Kingdom are 
far in excess of what they are in either France or Germany, 
and are still more in excess of what they are in the United 
States; while the imports of the United Kingdom per head 
are more than double those of any of the other three 
countries—nearly five times the importa per head of the 
United States—and none of the countries named are gaining 
on the United Kingdom in this respect.” Is not this pro- 
gress? Assuredly that is the proper way to judge of the 
. position—trade per head of the population, not trade per 
country, when the units both of population and of area are 


so divergent ; exports and imports per head ; and Sir Alfred 
says we are holding our own. 


And yet it is certain that the combined manufacturing 
capacity of the four great industrial nations is growing out 
of proportion to the increase in the markets of the globe, so 
that competition must be even more severe in the future. 
We may let our pre-eminence раев with only the sigh of 
pride—we must ; but we may have to fight hard to retain 
our prosperity, There is, however, pre-eminence which it 
is still within our ability to hold ; а pre eminence in quality. 
It is not ours to supply even our fellow-countrymen with corn 
and meat; it is no longer ours alone to supply the world 
with coal, iron, and manufactured goods; it may elude 
our power to undersell the foreigner, But во long 
as we act honestly by our customers, giving them 
the best value for their money, paying cash for what 
we buy, so long as our products are cheaper to use in the 


long run, because they are more solidly made, so long as we 
refuse to capture a new market by promises incapable of 
fulfilment, by samples superior to future deliveries ; во long 
shall we be prosperous, and if not pre-eminent, pre-eminent 
in prosperity. "There is a demand nowadays for cheapnees 
at the expense of permanence—a demand which many 
manufacturers in foreign lands are hastening to meet, 
and we are losing orders. The reaction will come; and when 
it comes, unless we succumb to tbe disease meanwhile, we 
shall reap the benefits of our old-time reputation for good 
workmanship. As long ва we deserve the pick of the world's 
orders, we shall receive them, even if foreigners get the 
bulk ; and what time we have the best, no man shall weep 
the decline and fall of the British Empire. 


—— —— 


Most of our readers will agree with us 
that the information which i& contained in 
reports from British Consuls on the question 
of trade outlooks is of precious little use, its main deficiencies 
being that the details are incomplete, and that they reach 
the manufacturers’ hands too late. In an excellent criticism 
of the British system — which he describes ав an “ absurd 
anachronism — Mr. J. William Whittall, president of the 
British Chamber of Commerce of Turkey, handles it very 
severely. In his letter to the Times he brings the whole 
weight of his .half-century's commercial experience in 
Turkey against our present way of doing things, and makes 
& Sweeping comparison with the German Consular system, 
much to our disadvantage. We quote a few of his remarks : 

„The German Consular official waits upon his country's 
trade as a commercial traveller waits upon his buyers. 
The British official sits in lordly majesty in his office, and 
expects British trade to wait upon him, the natural con- 
gequence being that he knows very little of what is going 
on, and of what he ought to do to promote British trading 
interests, К 

* Another point is that the German Consul is bound by 
the requirements of the German system to furnish constant 
—] am told fortnightly—reports on everything going on in 
his sphere, down to trivial details. These reports are sent 
to the central department at Berlin, the officiala of which 
are bound to transmit all the recommendations to the proper 
quarter, whether to the Foreign Office, or the rail or steamer 
directors, or the special manufacturers, or, in fact, any one 
on whom pressure could be brought to bear for the further- 
ance of German trade, 

“What is our British system? So far as I know, it 
consists in the Consul sending a yearly report to the Foreign 
Office, which deals chiefly with generalities, and which, a8 
often as not, is not read, and most certainly is never acted 
upon, for there is no one whose business it i8 to see that it is 
pressed home and acted upon.” 

These strictures were fully borne out by the articles which 
we published a few weeks ago оп “ The Britisher Abroad 
and The Britisher at Home” (ELEC. Rev., May 16th and 
June 6th). 

A nation of shopkeepers must not leave too much to the 
men behind the counter. We must have our trade reporters 
all over the world; and the British Government ought to 
shake off its lethargy, and see that the matter is more 
efficiently and promptly attended to. Most of our leading 
manufacturers have appointed, or are appointing, their own 
representatives in the more important quarters of the globe; 
but, naturally, it is quite impossible for them to at one time 
cover so large an area as can be controlled by a Government 
organisation, though they certainly seem to do it more 
satisfactorily, notwithstanding the supposed better position 
of the Consul for obtaining information. Often enough, 
we are inclined to believe, the right men are not selected to 
send home these consular reports. Individual enterprise on 
the part of the manufacturer and merchant, should be 
supported and supplemented by greater assistance from the 
Government.. In the Foreign trade of the future, as 
we have shown in the preceding article, there will 


Consular 
Reporta. 


aye 
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be most deadly rivalry, and the British manufacturer is fully 
justified in demanding that so important a matter as the 
consular trade reports should not be left to shuffle along 
attending to iteelf in a sleepy dreamy fashion. That there 
is room for betterment, no one can deny, and the need for 
enlightened and progressive action is becoming more pressing 
every day. 


N Every engineer should obtain such a 
e Value of 
Mathematics toan. knowledge of mathematics as comes 
а within the compass of his attainments, but 
for the majority of engineers the higher mathematics are 
not required, and it is a waste of time to labour too closely 
at mathematics when other studies are in hand tbat are of 
more value, We say more value because, in the large majority 
of cases, engineers are such that they must live by their 
engineering, and a man who has no private means cannot 
afford to refuse an income on which he can live in order 
that in two years’ time he may earn twice that income. 
It isa fact that students at technical colleges, as stated by 
a recent correspondent, are often choked off by the attitude 
of professors who seem to think they have done their 
duty if they have covered a black-board with cretaceous 
hieroglyphics, badly drawn, and imperfectly explained. 

There are not many places open for high-class mathema- 
ticians as such. The studies of the late Dr. John Hopkinson 
have done for electricity what cannot be again usefully 
accomplished, just as Dr. Joule is not really worth 
following in any fresh determination of tke mechanical 
equivalent of heat. High-class mathematical determina- 
tions of bridge stresses are of very infrequent occurrence, 
and call for the services of very few men. There is no 
commercial demand for chemists competent to discover new 
elements. The list of ** not wanteds " might be extended to 
considerable length. There still remains the fact that 
sound chemists, fair mathematicians,and safe experimentalists 
on commercial lines are required. We admit that employers, 
in their ignorance or greed, think it well to do without 
them, relying on being able to rub along by securing work- 
men from other firms. When so many firms are relying on 
others no better than themselves, it is no wonder that 
deterioration sets in. 


Utilisation of Exhaust Steam.—4A remarkable instance 
of successful reclamation of waste energy is described in a recent 
issue of Industrie Electrique. At the mines of Bruay, on the straits 
of Dover, the exhaust steam from the hauling engines had hereto- 
fore been allowed to escape to the atmosphere, the intermittent 
operation of the engines, and the difficulty of applying a suflicient 
expansion, rendering covdensation impracticable However, a 
Rateau steam turbine has been put down, which is driven by the 
steam from the low pressure cylinder of the main engine, and is 
coupled to two dynamos of 100-kw. each. The turbine runs at а 
speed of 1,600 revs. per minute; it consists of seven discs, 90 cm. in 
diameter, fitted with vanes, the outer case „being 110 cm. in 
diameter and 120 cm. long. The dynamos run at the same speed a3 
the turbine, and genetate current at a pressure of 240 volts. 

The steam pressure on admission to the turbine is below that of 
the atmosphere; in trials made, it was found to be about 13 lbs. per 
sj. in. absolute. The turbine exhausts into a condenser at a 
pressure of З lbs. per sq. in. Under these conditions, an output of 
310 E.H P. was obtained, with a consumption of 40 103. of steam per 
E.H.P.-hour, a much better result than had been anticipated. 

In order to overcome the irregularity of the steam supply, due to 
the intermittent working of the main ergines, a novel form of 
thermal storage was devised by M. Rateau. The apparatus con- 
sisted simply of an old boiler filled with several tons of scrap iron. 
In passing through this the steam gives up heat, falling for example 
from 105°C to 98°C ; but when the main engines stop, the process is 
reversed, the condensed steam being re-evaporated. rrovided that 
the stoppages of the main engines are not too protracted, a practi- 
cally uniform supply of steam for the turbine is obtained by this 
means. When necessary, however, steam can be supplied to the 


turbine from the boilers, through a reducing valve. 


It is interesting to speculate whether it would be possible to 
make use of the system more generally. It is well-known that it is 
not economical to expand steam below a certain pressure—approxi- 
mately that which is necessary to overcome the friction of the 
engine. In the turbine, however, expansion can be carried to a 
much higher degree without disadvantage. 

It is stated that trials made by M. Picou with the plant above 
mentioned, fully confirm this view. Although it would probably be 
impracticable to apply the system in any but a few instances, it is 
still worthy of note, especially having regard to the remarkably 
large output obtained. 

Unfortanately, particulars of the size of the main engines and 
of the actual total cost of the energy reclaimed, are wanting. 


THE OLD AND THE NEW ELECTRICAL 
THEORY. 


By ALEX. P. TROTTER. 


(Continued from page 245.) 


FanapAY had an instinctive dislike to the idea of “action 
at a distance ;" it was a survival of the dogmas of the school- 
men by whom such principles as“ Nature abhors a vacuum“ 
were thrown off as lightly as cheap epigrams by a modern 
dramatist. The idea of actio in disfuns was retrogressive. 
Descartes held Dari in Natura vacuum repugnat, and Was 
content to explain the gravitation of the planets, and the 
attraction of the lodestone, by * vortices " which contain the 
germ of Faraday's lines of force. (unsa aequat. eplectum 
_was another of these self-complacent dicta. Of this Prof. 
Р. G. Tait writes :—'* The fact is, we have not quite cast 
off that tendency to so-called metaphysics which has often 
completely blasted the already promising career of a physical 
inquirer. I say ‘so-called’ metaphysics, because there is a 
ecience of metaphysics; but, from the very nature of the 
case, the professed metaphysicians will never attain to it. 
In fact, if we once begin to argue upon such a dogma as 
the above (causa aequat effeclum), the next step may be very 
.naturaly to inquire whether cause and effect are simul- 
taneous or successive; and then we shall have become so 
mystified about the meaning of the word cause, that we may 
well be ready (as many have already done) to inquire what 
is the necessarily ever-acting cause of the uniform motion of 
a body on which no forces act. . . Within the last 
50 years we have philosophers like Hegel saying that the 
motion of the heavenly bodies is not a being pulled this way 
or that; that they go along, as the ancients said, like 
blessed gods." 


Farabay AND His LINES or Force. 


. “T resolved,” wrote Maxwell in his preface to“ Elec- 
tricity and Magnetism,” **to read no mathematics on the 
subject until I had first read through Faraday's experimental 
researches on electricity. I was aware that there was 
supposed to be a difference between Faraday's way of con- 
ceiving phenomena, and that of the mathematicians, so that 
neither he nor they were satisfied with each other's language. 
I had also the conviction that this discrepancy did not arise 
from either party being wrong. . . . Ав I proceeded 
with the study of Faraday, I perceived that his method of 
conceiving the phenomena was also a mathematical one, 
though not exhibited in the form of mathematical symbols. 
I also found that these methods were capable of being 
expressed in the ordinary mathematical forms, and thus 
compared with those of the professed mathematicians, For 
instance, Faraday, in his mind's eye saw lines of force 
traversing all space, where the mathematicians saw centres of 
force attracting at a distance. Faraday saw a medium 
"where they saw nothing but distance; T'araday sought the 
'seat of the phenomena in real actions going on in the 
medium; they were satisfied they had found in it a power 
of action at a distance impressed on the electric fluids. 
When 1 had translated what 1 considered to be Faraday's 
ideas, into a mathematical form, I found that in general the 
results of the two methods coincided, so that the same 
phenomena were accounted for, and the same laws of action 
deduced by both methods, but that Faraday’s methods 
resembled those in which we begin with the whole, and 
arrive at the parts by analysis, while the ordinary mathe- 
matical methods were founded on the principle of beginning 
with the parta and building up the whole by synthesis. 
I also found that several of the most fertile methods of 
research discovered by the mathematicians could be expressed 
much better in terms of ideas derived from l'araday than in 
their original form." 
The one act of imagination by which Faraday conceived 
the space surrounding a magnet or a wire carrying an elec- 
‚ {тїс current, to be full of **lines of force," gave him a 
concept on which all his work on electrical dynamics was 
founded. By magnetic curves," explained Faraday in 2 
. footnote, * I mean lines of magnetic force . . . which would 


* P.G: Tait, “ Recent Advances in Physical Science” (1876), 
p. 11 and 7. 3 
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be depicted by iron filings ; or those to which a very small 
magnetic needle would form a tangent.” So vividly did 
Faraday picture these lines of force that he was able to 
make his great discovery of electro-magnetic induction. 

It is narrated of him," writes Silvanus P. Thompson, 
“ how at this period he used to carry in his waistcoat pocket 
a small model of an electro-magnetic circuit, a straight iron 
core about 1 in. long, surrounded by a few spiral turns of 
copper wire, which model he at spare moments would take 
out and contemplate, using it thus objectively to concen- 
trate his thoughts upon the problem to be solved. A copper 
coil, an iron core. Given, that electricity was flowing 
through the one, it evoked magnetism in the other. What 
was the converse? At last, by sheer experimenting, he 
arrived at the notion of cutting the lines of force in space 
by a wire.” | 

* The magnitude and originality of Faraday's achieve- 
ment," wrote Clerk Maxwell, in the article on Faraday in 
the “ Encyclopædia Britannica,” may be estimated by 
tracing the subsequent history of his discovery. As might 
be expected, it was at once made the subject of investiga- 
tion by the whole scientific world, but some of the most 
experienced physicists were unable to avoid mistakes in 
stating, in what they conceived to be more scientific language 
than Faraday’s, the phenomena before them. Up to the 
present time the mathematicians who have rejected Fara- 
day’s method of stating his law as unworthy of the pre- 
cision of their science, have never succeeded in devising any 
essentially different formula which shall fully express the 
phenomena without introducing hypotheses about the mutual 
action of things which have no existence, such as elements 
of currents which flow out of nothing, then along a wire, 
and finally sink into nothing again.” ' 

„This notion of cutting the invisible magnetic lines as the 
essential act necessary and sufficient for induction was 
entirely original with Faraday. For long it proved a 
stumbling block to the abstract mathematicians, since there 
was, in most cases, no direct or easy way in which to ex- 
press the number of magnetic lines that were cut.” f 

Faraday treated these lines of force as pure concepts, 
They were mere directions along which something called 
force acts. About thissomething Faraday made some specu- 
lations, but probably finding that he was being led away 
from experimental research, and was likely to be bogged in a 
quagmire of metaphysics, spent no considerable time on them. 

“All that we know of atoms will be perfectly well 
accounted for if we dispense altogether with the notion of an 
atom—dispense with anything material in the ordinary 
sense of the word matter—but suppose merely a centre of 
force, such as we are accustomed to in those mathematical 
fictions which we meet with in our text-books. Suppose, in 
the place of an atom, a mere geometrical point which can exert 
either repulsive or attractive forces. . No far as external 
bodies are concerned, this will behave just as an atom would 
do. That explanation was taken up and developed to a 
great extent by Boscovich, and was, to a certain extent, 
adopted in later times even by Faraday." | 


CURRENT. 


It is clear that Faraday's aim was to simplify as much as 
possible, and to retain as few concepts as possible, 

There was one, however, which had already taken too 
firm a hold on electrical science—namely, that of current. 
He had, as we have seen, determined not to accept it as a 
dogma; science knows no dogma, for it acknowledges no 
authority. We recognise the presence of what is called an 
electric current only by & few impressions on our senses ; we 
perceive that it produces heat, that it is accompanied by 
magnetism, and that under suitable conditions it is attended 
by chemical decomposition and certain optical effects, All 
these we perceive, but the current we do not perceive. 
nothing more than a concept, an abstraction, an idea. It 
would be easy to create any number of ideas to save ourselves 
the trouble of closer investigation into physical problems. 
We might account for the flow of water by its aquosity, or 
for the time-keeping quality of a clock by its horologity, but 


* Michael Faraday, his Life and Work,” by Silvanus P. Thomp- 
pon, page 104. 

t “Michael Faraday," S. P. Thompson, p. 134. | 

t P. G. Tait, Recent Advances in Physical Science,“ p. 288. 
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that is not science. Clerk Maxwell speaks of “the exceed- 
ingly artificial hypothesis" of Fechner and Weber, **a com- 
bination of a current of positive electricity with an exactly 
equal current of negative electricity in the opposite 
direction through the same substance," * and in the 
light of modern theory the single current is but 
a step less artificial. Oliver Heaviside is one of those 
who desires “ to assist in abolishing the time-honoured but 
(in my opinion) essentially vicious practice of associating the 


current in a wire with the motion through the wire of a 


hypothetic quasi-substance, which is a pure invention that 
may well be dispensed with." t This is the answer by one 
of the leading electrical writers of the century to the in- 
terminably reiterated question, What is electric current ? 
A pure invention that may well be dispensed with. I am 
no believer in this fluid,” writes the same author in another 
place. “Its only utility is to hang certain facts together. 
But when one has obtained an accurate idea of the facta, it 
has to hang together; it has served its purpose." 

“The word current is so expressive in common language,” 
wrote Faraday, that when applied to the consideration of 
electrical phenomena we can hardly divest it sufficiently of 
its meaning, or prevent our minds from being prejudiced by 
it. Ishall use it in its common electrical sense, namely, to 
express generally a certain condition and relation of elec- 
trical forces supposed to be in progression . . . . an axis 
of power, in every part of which both electric forces are 
present in equal amount." 

The use of the word Fluid,“ wrote Maxwell, “ has been 
apt to mislead the vulgar, including many men of science 
who are not natural philosophers, and who have seized on 
the word fluid as the only term in the etatement of the 
theory which seemed intelligible to them.” $8 | 

We can never rid ourselves of the unfortunate word 
“current,” and it will always carry with it the suggestion 
that there is something which flows. The hard-worked 
hydraulic analogy supports that suggestion, and when an 
ampere is compared with a rate of flow of so many gallons 
per minute, the student at once thinks that the element 
of time is comprised in the concept ampere, Further inquiry 
shows him that the gallon is the analogue of the coulomb, 
and he suspects that time is hidden twice over in the ampere- 
hour, and that it need not be there at all. It is commonly 
thought in this country that there is a redundancy in the 
French expression *l'intensite du courant." We borrowed 
the word current from the French, and failed to retain the 
true idea of an intensity. ' 


(To be continued.) 


ConnkcrTION.— On p. 244, second column, line 55, for 
“lent " read “ leant.” 


INDIA AS A FIELD FOR ELECTRICAL 
ENTERPRISE.. 


[From AN InpIAN CORRESPONDENT.] 


IT is much to be feared that, in spite of the popular idea to 
the contrary, and of the speech by Lord George Hamilton 
some time since regarding the extension of industry in India 
by electrical means, the actual practical field is a very limited 
one. The reason for this is, that very few practical uses for 
power can be found within reasonable distances of the large 
waterfalls which exist in various parts of Hindustan, and 
electric lighting must of necessity be only confined to the 
large towns on account of the poverty of the people and 
their low standard of comfort. In Calcutta an electric 
lighting company is at work, and its success has been 
very great, but this bas been chiefly due to the large use of 
electric punkahs (fang) which bave been extensively substi- 
tuted for the old system of punkah-pulling by coolies. The 
lighting part of this company’s load is very small, except in 
the cold season, December and January, and is chiefly used 
by the Europeans, "There is no doubt that’ if this company 
supplied lighting only it would not be possible to procure a 


? Clerk Maxwell, “ Electricity and Magnetism,” Vol. i., p. 289. 
f Electrical Papers,” Vol. ii., р. 143. 

i "Experimental Researches,” Vol. i., 1,617, 1,642. 
Electricity and Magnetism,” Vol. i., p. 38. 
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paying load, as the distances over which the mains have to 
be carried is so great, for there each house is situated in a 
large garden. This remark applies equally to all the pro- 
vincial towns in India, and thus large capital requires to be 
laid out on mains which would not repay the interest on 
them unless some cheap form of overhead distribution be 
adopted. 

There are a number of contracting firms now in Calcutta 
who carry out wiring of houses and fitting of electric 
punkahs, the number of which is still increasing. The 
electric tramways have recently started in that city, and have 
proved a great improvement over the old system of horse 
traction. 

In Madras, the electric tramways have been working for 
some years, and after many troubles in the first instance 
owing to the adoption of an underground system, they are 
now working without difficulty by overhead construction. 
There is no public system of lighting in Madras, which still 
uses oil lamps everywhere, except a few isolated private 
plants, as, for example, at the telegraph office. It would 
seem possible that there should be a field for some lighting 
work if carried out in connection with the tramways system. 
The tramways are now in the hands of the Electric Con- 
struction Company, as the attempts to form a local com- 
pany failed to raise the necessary capital. 

In Bombay there is a large scheme for spending 
£1,000,000 sterling in both tramways and lighting, and 
negotiations are still in progress, but matters are at present 
at a standstill owing to litigation between the tramway 
company and the Bombay municipality. When these diffi- 


eulties have been overcome there will be a large amount of 


Work to be done in wiring and punkah supply, as in Calcutta, 
though there are four electrical firms now doing business 
in Bombay. There are a large number of private installa- 
tions in Bombay, chiefly mills and large business firmis. The 
Government Telegraph Department and the railway work- 
shops, the cotton mills, the Royal Bombay Yacht Club, and 
a few firms, have their own plant. 

The two principal power schemes are those on the Cauvery 
Falls, at Sivava Madrum, Mysore, and at Coonoor Cordite 
Factory. 

Neither of these schemes have yet started work, but the 
former is now almost ready, and it is expected the work will 
be started on August Ist this year, when the Viceroy visits 


Mysore on the installation of the new Maharajah. 


The overhead transmission line is complete, the plant is 


- fixed in the power house, and the switchboard work in the 


transformer houses is now finished. The prospects of this 
scheme are exceptionally good, as the load is a perfect one, 
such as would rejoice the heart of any engineer, viz.— 
24 hours а day and 365 days of the year! the reason being 
that the Mysore Gold Fields are continuously at work without 
intermission, excepi for one day a month, when the stamps, 
&c., are cleaned. 


The Kartari Falls, which will supply the cordite factory at 


Coonoor, have a head of 690 ft., but the volume of water 
passing in the hot season of April and May is very small, but 
will be sufficient for all the power required by the factory in 
all the processes of manufacture of cordite and other 
explosives. | 

Several schemes have been suggested—for example, the 
lighting of Simla, power being derived from waterfalls ; the 
working of the Nilgiri Railway, near Coonoor, also by 
water-power—but the great defect in all these schemes is the 
want of definite load to repay the cost of the initial outlay ; 
and this is just where all the schemes fail, although in the 
two echemes now being carried out the circumstances are 
exceptionally favourable for their success. 

It would seem that the only field in which electrical work 
can be done will be the supply of plant by English manu- 
facturers to contracting firms in the large towns for isolated 
electrical plants in clubs, mills, factories or elsewhere where 
there is a reasonable possibility of there being a remunera- 
tive load and an extensive system of distribution not 
necessary. 

The fact that the whole of the plant at the Cauvery Falls 
Works is entirely of foreign manufacture (American) again 
points to the necessity for the British manufacturer to study 
the requirements of the British colonies and dependencies, and 
endeavour to manufacture what is required, The principal 


reason apparently why this contract was placed with the 
American company was because they had had so much more 
experience in large power-transmission plant, and for similar 
reasons the turbines weme obtained from the eminent Zurich 
firm (Escher Wyss). | 

The Government of India are taking active steps to intro- 
duce electric punkahs into India, more especially in the 
barracks of large military stations, intending to eventually 
abolish the punkah coolie entirely. "They have recently had 
the expert opinion of Mr. A. H. Preece, who came out 
specially to reportion this work, and they have also appointed 
a special Royal Engineer officer to give his attention to this 
question. 

r Ä Red See 


TUBE RAILWAYS. 
By W. H. BOOTH. 


WHEN people give evidence for or against any project they 
are apt to make statements that do not bear examination. 
Thus, in evidence before the Committee on tube railways, 
one gentleman, doubtless in perfect good faith, stated that a 
tube railway under the Heath would damage the Heath, 
drain the subsoil, and injure vegetation. Now, what are 
the facts? It is proposed to bore the tube at a depth of 
200 ft. Hampstead Heath is a heath because it is poor, 
barren, sandy soil; the capping of the hill at Hampstead, like 
that of Highgate: High Beach, in Epping Forest: Laindon 
Hill, in Essex : and Minster, in Sheppey, being the Bagshot 
sand, which also makes a waste of the New Forest, in 
Hampshire. At Hampstead this sandy eapping is probably 
80 ft. thick. Below it is the London clay, extending 
probably 360 ft., and there is a further 40 ft. of the plastic 
clay below this. Consequently any tube at a depth of 200 ft., 
as proposed, will be entirely in clay, which will close round 
the tube like putty, and is so dry that it is practically water- 
less, except in occasional lenticular beds of sand. To 
return now to the drainage of the subsoil, so much feared by 
the witness. The whole of the Bagshot on Hampstead 
Heath is so pervious to water that this sinks right 
through to the top of the London clay. The clay is 
impervious, and when the water gets down to the top 
of the clay, it travels along its upper surface and finally 
emerges into daylight at the junction of the clay with the 
sandy beds above, and it finds its way into Hampstead Ponds, 
which it leaves as the River Fleet and flows into the Thames 
under Blackfriars Railway Bridge. At least it docs so when 
a sudden heavy rainfall enables the storm overflow to act, 
Otherwise it flows along the main sewer to Abbey Mills. 
A few months since it reasserted its title of a river 
by bursting into the railway in Farringdon Road, and filled 
it 18 ft. deep. 

The subsoil of Hampstead Heath is, and has been, 
effectually drained by nature for probably thousands of 
years, and it is rather ignoring geological facts to 
come before a Committee and talk about draining Hampstead 
Heath, which is what it is, because it is of such stuff as is 
naturally drained. The tube railway cannot affect the 
welfare of a single sprig of moss on Hampstead Heath, 


A LARGE INFLUENCE MACHINE. 
By Н. S. ALLEN. 


THE present article is a description of a large influence elec- 
trical machine of the Wimshurst type recently presented by 
Lord Blythswood to the Royal Infirmary, Glasgow. The 
machine is in all respects similar to four others constructed 
about 10 years ago in accordance with Lord Blythswood's 
designs. The objects kept in view in designing them were 
to secure adequate strength in the working parts, and easy 
manipulation in taking the machines to pieces for cleaning 
or repair. These four machines have been in constant use- 
in the laboratory since they were made, and have never given 
the slightest trouble, As the requirements referred to seem 
to be conspicuously lacking in many of the machines on the 
market, while there is a probability that large machines of 
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this type have an important future before them, it has been 
thought worth while to publish a detailed description. 

A general idea of the apparatus may be obtained from the 
photographs (figs. 1 and 2). The instrument has 40 plates, 
each 3 ft. in diameter. These are arranged in two sets on either 
side of the central column, each set containing 10 pairs of 
plates. The plates are driven by belts from pulleys on the 


Fira. 1.—CowPLETE INFLUENCE MACHINE. 


lower shaft. Except at the ends of a set, each belt drives a 
pair of plates, and the alternate belts are crossed so that 
opposed plates rotate in opposite directions. 

The stand of the machine is shown, drawn to scale, in 
fig. 3. It is constructed of mahogany. The framework 
forming the base consists of two longitudinal beams, 4 in. 
deep and 25 in. thick, joined by three transverse ones having 
the same cross-section. Each of these transverse beams 
carries at its centre a vertical standard 28 in. high, to 
support the main shaft of the machine. 
The central standard alone is per- 
manently fixed to the beam which 
carries it; those at the ends can be 
removed by unscrewing the brass knee 
pieces which fix them to the beams, 
and sliding them in а direction 
parallel to the shaft along wooden 
tongues fixed in the beams. In this 
way the shaft with the plates attached 
can be left supported by the central 
standard, and the plates themselves 
can then be slipped off the shaft for 
cleaning. or repair. 

On the top of each longitudinal 
beam rests a flat board 11 in. wide, 
running the whole length of the 
machine. These boards carry the 
stands of the prime conductors. 

The machine has two steel shafts, 
the driving shaft and the main shaft 
which carries the plates. The former 
is 7 ft. long and 13 in. in diameter at 
the centre. At the ends it is turned m 
down to 13 in. to fit the brass bushes БҮ 
which form its bearings. The bushes TEN 
are fixed to the transverse beams, the 
base of each standard being provided 
with a hole large enough to admit them. 

One end of the shaft is left long 

enough to project through the case of the machine and carry 
a driving pulley. Each half of the shaft carries a set of 
11 wooden pulleys, 8 in. in diameter and 2 in. apart. For 
simplicity each set of 11 pulleys is built up intoa solid block 
fig. 5). 

The оре: shaft is 5 ft. long and 13 in. in diameter in 
the central portion, The ends are turned down to in. 


— 


l 


for the bearings, and the extreme ends are screwed 8 in. in 
diameter. "The shaft is borne by three brass bushes fixed 
on top of the wooden standards already described. On this 
main shaft run the 22 brass pulleys which carry the plates 
of the machine. "These are divided into two sets of 11 each 
on either side of the central standard. Every pulley except 
those at the end of each set carries two plates; the end 

pulleys, four in number, only carry a single 
plate. | | 

The design and construction of these 
pulleys, and the method of attaching the 
plates to them, together constitute the 
most important mechanical feature in the 
whole of the work, for on these the machine 
depends for easy running and for durability. 
The usual plan of cementing the glass 
plates to a boss of wood or ebonite is only 
suited to machines of а small size. 

One of these pulleys with its attach- 
ments is shown in fig. 4. "The parts are 
all turned from brass castings. The pulley 
itself consists of а three-spoked wheel, 
4 in. in diameter, with a hub in the form 
of a brass tube, 2 in. long. The inside of 
the tube is turned to fit the spindle; the 
outside is screwed at each end to receive the 
nut which secures the glass disc. The 
disc is held between the nut and the 
washer shown in the figure. A ring of 
cloth stamped to the proper size is fastened 
to the face of the nut, and another ring 
is fastened to the face of the washer 80 as 
to prevent contact between the glass and 
metal surfaces, With the same object 
the hole in the glass plate, 3 in. in diameter, is made 
larger than the corresponding fitting on the nut, and 
the space between is filled with a thick ring of vegetable 
fibre, which serves as a bedding for the disc. In order to 
obviate all risk of the nut becoming slack in consequence of 
any sudden jerk in the motion of the machine, a short steel 
pin is fixed into one of the spokes of the pulley and fits into 
holes in the washers, thus preventing any motion of rotation 
with reference to the pulley. | 
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Fig. 2.—INFLUENCE MACHINE WITH PLATES REMOVED. 


. Ав it is impossible to obtain all the glass discs of exactly 
the same thickness, the thickness of the washer may require 
to be diminished in some cases when the plates are fitted on. 

To bind up the nut а simple key is required with two 
projecting studs fitting into holes in the face of the nut. 

The glass used for the discs is described in the trade as 
selected flat 15 oz, sheet-glass, of British manufacture. It 
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was supplied in square sheets by Messrs. Malloch, of Glasgow. 


. The first operation is to bore out a central hole 3 in. in 


diameter. А simple tool for the purpose may be formed 
from a short length of copper tubing of the required 
diameter by filing a number of notches round the circum- 
ference at one end of the tube, to form coarse teeth. This 
cutter may conveniently be mounted in a vertical drilling 
machine. In order to avoid breakages in the process of 


Fia. 3 —SEcrioN AND HALT Puan or STAND. 


boring, care must, be taken that the surface of the plate is 
exactly at right-angles to the axis of the cutter, and it is 
somewhat safer to use sand instead of emery. After it has 
been bored, a circular disc 3 ft. in diameter is cut from 
the plate with a glazier's diamond, by mounting it on a turn- 
table. The edges of the plate are then ground to remove any 
sharp corners. | 
INCHES 
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Fic. 4.— DETAILS oF PULLEY. 


The discs were carefully cleaned, and whilst warm were 
given two coats of varnish, The varnish was prepared by 
dissolving the best orange shellac in absolute alcohol and 
allowing the sediment to settle. A clear and transparent 
surface resulted from this treatment. Sixteen rectors of 
thin tinfoil were attached to one face of each plate. These 
sectors were 6 in. long and tapered from 1} in. wide at the 
b'oader end to g in. at the narrower end. 

The arrangement of the neutralising brushes and of the 
prime conductors is best scen in the photograph of the 
machine with the plates removed. The neutralising brushcs 
ate Carried on two pairs of brass tubes, 1 in. in diameter, 
extending the whole length of the machine, These tubes 


are supported by flat brass strips pivoted at their centres on 
the upper shaft, and so forming the arrangement in the shape 
of the letter X at each end of it. The angle between the 
limbs of the X may be adjusted so as to give maximum 
efficiency. The neutralising rods and their supports may be 
easily removed by nnscrewing the nuts which secure them. 

The prime condactors are large, so that their appearance 
may be in keeping with the rest of the machine, Each con- 
ductor rests on two varnished glass pillars 14 in. in diameter, 
and is further supported by a glass stay, one end of which is 
fixed to the central standard of the machine. The conductor 
may be turned about a horizontal axis in the direction of its 
length, as may be seen from the photographs, so that the 
collecting combs may be turned aside out of the way of the 
plates. | 

The machine is enclosed in a glass case large enough to 
admit the entrance of a workman for the purpose of oiling 
or cleaning the parts. When the machine is at work, the 
air inside the case is being constantly changed by ventilating 
fans driven by the same motor (of about ] u.r.) that runs 


| 
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Fia. 5.—ELEVATION OF STAND AND SECTION OF DRIVIN PULLEY. 


the machine. It is advisable that the ventilating process 
should continue for some time after the excitement has 
ceased, The air supply is kept as far as possible dry and 
free from dust. 

It may be of interest to add a few details as the perform- 
ance of a machine of this size. Tested on a very damp day, 
it gave a torrent of sparks from 12 to 15 in. in length. 
When used to charge a large condenser of capacity approxi- 
mately 15 microfarad to a potential high enough to spark 
across a gap 75 mm. in length, it gave a spark once in every 
6 seconds. If thedischarge is taken between points instead 
of spheres, very fine brush effects are obtained by separating 
the terminals beyond the sparking distance, a feature which 
seems likely to render the machine valuable in therapeutics. 


TRANSMISSION OF ELECTRICAL DIS- 
TURBANCES. 


By RANKIN KENNEDY. 


Wirt many others I had a hope that Mr. Marconi, in his 
recent lecture on. his space signalling experiments, would 
have at least attempted to explain how waves similar to 
light waves can be propagated round a corner. 

It is easy enough to conceive of waves travelling in a 
straight line as light docs, and even piercing brick walls, 


‘and no doubt, from the experiments of Hertz and others, 


there are many proofs that electro-magnetic waves are 
generated, under some conditions, which do travel like light 
in straight lines; but, fortunately for Marconi and others, 
there seems to be a transmission of electrical disturbances, 
oscillations, or waves, or whatever one may choose to call 
the phenomenon, which does not proceed like light, a mode 
of electrical transmission not yet dreamed of in the Max- 
wellian thcory. 

The moment Marconi proved that the earth's curvature 
did not impede his signals, the Hertzian wave theory 
became useless as an explanation of the results. 

It may be enough for a practical man to be satisfied with 
the results, without inquiring too closely into the modus 
operandi of the system; but in this case we have had the 
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radiating theory go positively put forward, and the language 
of optical science persistently used to explain what proves to 
be nothing akin to light or heat radiations, and quite 
different from optical effects, that we naturally look for some 


explanation of the remarkable deviation from theory in the 


practical results. 

* The results are much more closely related to acoustical 
science, wbich treats of the disturbances in a gaseous, liquid 
or solid medium, travelling in all directions; for instance, 
& bell or whistle powerful enough, could not when sounded 
have its disturbing effects impeded by the curvature of the 
earth ; the surrounding atmospheric air would transmit the 
disturbance round the corner, as it were. "Therefore, I am 
driven to the conclusion that the disturbance set up by 
Marconi's apparatus is not propagated rectilinearly, like 
light, but is an electrical disturbance of the earth’s electrical 
atmosphere, and that, if powerful enough disturbances are 
get up, they can be detected anywhere on the globe. 

A writer in the Electrical Review, of New York, seems to 
have had the same idea, and perhaps others may. At any 
rate, it is quite as plausible as the rectilinear radiation light- 
wave theory, and better fits the facts as found by actual tests 
on the globe. Experiments on a small scale are difficult, but 
they are all resulting in confirmation of the transmission of 
electrical disturbances through the earth's surrounding elec- 
trical charge, or polarised atmosphere. 


CORRESPONDENCE. 


The Earthing Question. 


Your article last week on the question of the earth return 
induces me once more to take up my pen to deal with this 
question. 

Papers have been read from time to time, no doubt of 

great importance, on the improvements in dynamos, cables, 
and every other matter connected with electric lighting and 
power transmission, but the most important question as far 
as the public is concerned, viz., that of the electric wiring of 
their houses on the safest, and at the same time, the cheapest 
system, seems to have been utterly neglected. 
. The tendency of the present practice appears to me to be 
directed on wrong lines, both as regards safety and cheap- 
ness, and also the principles upon which these desiderata 
depend are entirely overlooked and misunderstood. 

When many years ago I first brought out my patent 
system of adopting the continuous metallic return, the idea 
was looked upon with horror by many engineers. 

Even the idea of having the two wires insulated inside a 
metallic covering was looked upon as most dangerous. In 
the course of time, perhaps, no doubt, due to the appreciation 
of the fact that if the two wires could be put through 
metallic fittings, there would be no harm in introducing the 
dame wires through metal tubes, and the idea of a metallic 
covering was gradually accepted ; but the important prin- 
ciple of having this metallic covering absolutely continuous 
and intact was altogether overlooked. 

As regards safety, I defy contradiction when I state that 
if the wires are thoroughly and continuously protected by a 
metallic covering throughout, the same outer covering being 
earthed, it is practically impossible for overheating or fire 
to be caused. | 

In practice, however, what do we find—viz., that the 
tubing or metallic covering, instead of being intact, ia put 
in in the form of what is known as a split, admitting to 
the wires the corrosive alkaline action of the lime or cement, 
&c., in which it is embedded. | 

Even in cases where the whole of the wiring of the house 
is done with tubing it is often not thoroughly earthed, nor 
can the joints in the said tubing be considered as electrically 
complete. | 

In many cases the wiring by metallic covering is only 
partially carried out; and, in my opinion, this constitutes 
the greatest danger, for if from any cause the insulation of 
the wire gives way, the metallic covering at once becomes 
electrically charged ; and if in contact with damp wood the 
result is that charring, if not a worse effect, is produced. 

Cases of fire produced from this cause have come under 


my own special knowledge ; and cases where the wiring has 
* perished ” through the use of the open tube above referred 
to, has more than once been reported in your paper. In one 
particular case the whole of a large installation had to be 
entirely re-wired on account of trouble arising from this 
cause. 

Further, with regard to the question of the earthed or 
bare return, the adoption of this principle, in my opinion, is 
the only one by which both safety and cheapness can be com- 
bined. In your article you state that engineers do not seem 
willing to grasp the nettle firmly. I can only say that I 
grasped the nettle firmly long years ago, and that it has not 
yet stung me. On the contrary, I have used this method of 
wiring with the metallic covering and bare return for eight 
years; and in every case with complete success. All the 
private installations which I have carried out are wired by 
this method, in addition to which, in а small town of some 
6,000 lamps, this system has also been introduced ; and 1 
think I may claim that if there had been any sting in the 
nettle it would have been felt before now. 

In addition to my own practical experience, I have never 
yet seen put forward by any electrical engineer with whom I 
have discussed the matter any really sownd objections to the 
adoption of the earthed system. The supposed bogies of 
condensation and electrolysis are, as are most bogies, entirely 
imaginary, and absolutely do not exist in practice. The 
proof of the pudding 1s in the eating. 

Sirs, I am doubtful whether, after all these years, any good 
can follow your invitation to discuss this subject in your or 
any other electrical paper, but if the question of the safest 
and most inexpensive method of wiring were taken up seriously 
by, say, the Institution of Electrical Engineers, or by a 
committee of engineers appointed for the purpose, I should 
only be too happy to lay before them my experience of the 
advantage and success to be gained by the adoption of the 
earthed system of wiring. | 


R. Frederick Yorke. 
Stirling, August 11/2, 1902. 


t 

In your issue of last Friday, you invite discussion on this 
subject, so that perhaps a few remarks may not be amiss, 
from the station engineer's point of view. : 

Your correspondent, “ F. B.,“ in his diagram No. 2 (your 
issue of 18th ult.), appears to understand Mr. Proctor's 
proposal to be to establish intentional earth connections both 
at the generating station and on the distributing system ; but 
this is obviously impracticable unless extremely heavy 
neutral factors be laid between the station and the dis- 
tributors, which would defeat your editorial suggestions of 
the 18th inst., in the way of cheapening the supply. 

I will not, therefore, discuss this further, but will turn to 
what I understand Mr, Proctor’s own suggestion to be, viz., 
to make an intentional * earth " over part or whole of the 
distributing system only. 

The position I wish to defend is that, the connection with 
earth must be under control, and that, too, through a 
reasonable and constant resistance. Most station engineers 
working with the three-wire system will, I feel pretty sure, 
prefer that the earthing be at the station ; but if the tolera- 
tion of an ow/side earth connection is to meet with any favcur 
whatever at their hands, it must be one that is under control 
aud of constant amount. 

Lack of time prevents my going more fully into these 
reasons now, but they are based on experience. 

The question I put to you, Sir, is, then, the following :— 
If it were granted that an outside, properly-controlled, con- 
stant “earth” (with all its inconveniences to the station’s 
working) might be tolerated on the distributing system, 
would it help matters as regards your proposed employment 
of concentric or other forms of cheap wiring ? 

I doubt it; because, if the area covered by the distri- 
butors be at all large, it will be necessary to put so much 
additional copper in the neutral distributors (to avoid the 
troubles of so many partial “earths” in the distributing 
system) as will probably quite compensate, or more than 
compensate, for the saving in house wiring. 

Again, it would be necessary for the station engineer to 
insist on a minimum insulation resistance even on the 
“outer” of the concentric system of wiring, as otherwise 
the controlled “earth " on the distributing system would be 
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a farce, it being entirely swamped by the number of partial 
“ earths ” in parallel with it, and out of control. 

The gain, then, to the wiring people will only be slight, 
and will be more than counterbalanced by the increased 
expense of heavier neutral distributors. 

My next point against your proposal to use an “ uninsu- 
lated outer” concentric wiring largely, is that if such a 
system could be tolerated, it plunges the station engineer 
hopelessly in the dark as regards the conditions of his 
feeder and mains. At present it is possible, by having a 
reasonable resistance (say, 2°2 obms) between the neutral 
and the station-controlled * earth " connection, to measure 
the approximate state of insulation of the mains and feeders ; 
but if we introduce an uncontrollable dead “earth” in the 
distributing system, there is no known method of readily 
measuring the insulation resistance of the “outers” of the 
three-wire system ; nor, in my humble opinion, is it possible 
to devise such a method. I say this advisedly, having given 
some attention to this point. | | 

Apart from this, a greater leak on one side of the system 
than on the other would mean a perpetual and uncontrollable 
loss of current, as Mr. Alex. Russell has shown us. 

Such loss of current might be quite serious. 

On reasons of safety, again, I should like to urge the 
impracticability of your proposal. Perhaps on а future 
occasion I may be able to say a word or two about this 


aspect of the case. 
| Unearthed. 


[We have received a letter from a correspondent who 
signs himself P. D.,“ but who omits his name and 
address, —Eps. ELRC. Rev. ] 


The Standards in Ewing’s Hysteresis Tester. 


In the testing of iron or steel stampings for hysteresis by 
means of my hysteresis tester, the hysteresis of the sample is 
found by comparison with two or more standards whose 
hysteresis is known, Experiments which have recently been 
made here, lead me to doubt whether in all cases the 
standards maintain their quality so well as I have hitherto 
supposed, and it now appears desirable that users of the 


instrument should see that the values of the hysteresis which 


they assume in their standards are checked from time to 
time. If this precaution is taken, the apparatus may be 
relied upon to give consistent and accurate results. 

I would advise users of the instrument, if they have not 
recently had their standards re-tested, to do во. 

J. A. Ewing. 
Engineering Laboratory, Cambridge, 
August 11th, 1902. 


The Salary Scandal. 


Kindly permit me to point out that the pathetic wail of 
your correspondent “ Esperan " is no isolated voice crying in 
the wilderness. It is all understood by hundreds of 
qualified electrical engineers, who, too, have had laborious 
days and more laborious nights. 

It is a question that has also perturbed the minds of elec- 
trical engineers in the United States for some years, but 
when I tell your readers that some 2,000 successful students 
leave the colleges and technical schools of that country 
every year, qualified in every detail, from the expert 
handling of the stoker’s shovel to the commercial managing 
of station accounts, it will be self-evident that the remedy is 
yet below the horizon of a remote future. 

It is a state of things accurately foreseen by Herbert 
Spencer when he first expounded his doctrine of the survival 
of the fittest. It is an inexorable law made more inexorable 
still by society as at present constituted, as hopeless of repeal 
as would be the task of a man who had fooled himself into 
the belief that he could stem the torrent of Niagara with a 
galt spoon. 

I do not say that the fittest always survive with regard to 
the “merely formal advertisement,” for here the candidate 
might be the most unspeakable duffer, but fittest by virtue of 
his having a unanimous vote of the Electricity Committee 
already cut and dried when the respective merits of the 
hur dred-and-one applications are adjudicated upon. 

And the ‘irony of it all! To think that, after our 
laborious days and midnight oil to fit us for scientific 


pursuits, our merits will sooner or later (in order to 
achieve the just reward of our toils whilst other men slept 
or drank or joined in the chorus of the latest comic song 
extolling laziness and the virtue of luck) have to be sorted 
out by the tinkers and tailors, pork butchers and pawn- 
brokers, confectioners and cats’ meat dealers—all commend- 
able occupations in their way, but entirely foreign to 
electrical engineering. 

In conclusion, let me say what a poor commentary it is 
upon the Prince of Wales’s exhortation to“ Wake up!“ 
when those who are already awake—and their name is 
legion—can at the best only hope for prices like the one 


advertised by Tonbridge. 
Are. 


South Shields Electricity Accounts. 

I notice in your last issue an extract of the article which 
appeared in the Local Government Chronicle commenting on 
the electrical undertaking of the South Shields Corporation, 
and I would point out to you that the statement made therein 
regarding the accounts being unsatisfactory and misleading, 
also that the expenditure incurred and paid out of the rates 
was suppressed, is, to say the very least, incorrect. 

Year after year, since the commencement of the under- 
taking, all contributions from the rates and all deficits have 
been clearly shown in the published accounts of the borough, 
these deficits and calls from the rates being only too obvious 
to those interested in the undertaking. 

I herewith send you copy of the last issued abstract of 
accounts. If you will refer to the abstract you will at 
once see the deficits and contributions from the rates since 
the commencement of the undertaking, and thus confirm 
my remark that the statement of the author of the article 
which appeared in the Local Government Chronicle is abso- 
lutely false. 

I may say a copy of the said article appeared in the S/ie/:/s 
Gazelle, and at the Council meeting, held on the 6th inst., 
the article was most strongly censured : the same being an 
insult to those officials who, during the different periods in 
question, had compiled and audited the Borough accounts. 

Regarding the remarks of the author of the article referred 
to, ré depreciation, it would be absurd to give his statement 
a moment's consideration. Trusting to see the due publi- 
cation of this disclaimer, 

J. H. Cawthra, 
Chief Engineer. 

Borough Electrical Engineer’s Office, 

Holborn, South Shields. 
August 9th, 1902. 


[The statement of accounts appears to be clear enough, the 


‘amount contributed from the rates being plainly set forth. 


But there is no allowance for depreciation.ä— EDS. ELEC. 


Rkv.] 
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CURRENT SPECIFICATIONS. 


CIIL—ELECTRICAL EQUIPMENT OF SECTIONS OF 
NORTH-EASTERN RAILWAY. 


SUMMARY, 
Extent of Contract.—Two specifications have been issued, one 


No. 1 asking for high-pressure cable and sub-station equipment, 


34 
the other, numbered No. a requiring electrical equipment of 


coaches and permanent way. 

Lines to be Electrically Equipped.—(a) Newcastle Central Station, 
vid Wallsend, Percy Main, Tynemouth, Whitley Bay and Gosforth 
to Newcastle Central, a distance of 20 miles 1,676 yards; (b) New- 
castle Central Station to Percy Main station vid Heaton, Byker, St. 
Peter’s, Walker, Carville to Percy Main, a distance of eight miles; 
(c) Heaton to Benton, a distance of 2 miles 1,670 yards; (d) Uos- 
forth to Ponteland, a distance of 6 miles 1,628 yards; (^) Quayside 
goods line for goods traffic only, a distance of 1,210 yards. 

Total Length.— About two miles of four-line track, four miles of 
single-track, and 35 miles of double-track. About 80 cross-over 
roads are also to be provided for. 

Number of Coaches.—The necessary equipment for 50 motor 
coaches and 36 trailer coaches is also to be provided. 

Number of Locomotives.—' TWO electrical locomotives are to be 
supplied for use on the Quayside goods traffic branch line. 

Supply cf Power.—Power will be purchased by the Railway Com- 
pany from the Newcastle-upon-Tyne Electric Supply Company, 
who will deliver it as high pressure three-phase current at 40 cycles 
per second, 6,000 volte, at sub-statious in positions to be agreed upon. 
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Tupe of Transforming Apparatus.—May be either motor-gene- 
rators or transformers working in conjuncticn with rotary con- 


_-verters. 


Site of Company's Power House.—The energy will be generated at 
the new power house of the Newcastle- on-Tyne Electric Supply 
Company at Riverside, supplemented, if necessary, from the exist- 
ing Neptune Bank power house. All high pressure cables supplied 
under this specification to connect with Riverside power house. 

Type of High Pressure Cables.—To be suitable for use on 6,000- volt 
circuits, lead-covered, laid solid in bitumen or similar compound 
contained in earthenware troughs. 

Pressure Test for Cables.—Three times working pressure at factory, 
twice working pressure after being Jaid and jointed. 

Type of Iligh Pressure Switchgear.—To be of oil-break type, no 
exposed high pressure parts being allowed on front of board. 

Permissible Temperature Risc.— All transforming apparatus, when 
running continuously, to maintain temperature as measured by 
thermometer within 40° C. (72° F.) of atmosphere. To carry 25 
per cent. overload for one hour without undue rise of temperature, 

Working Voltage.—Any voltage approved by Board of Trade up 
to 650 volta direct current, a3 preferred by contractor. 

Method of Collecting Current. A third rail must be laid alongside 
the existing track to carry energy to the trains. It is open to 
contractors to employ the rails tor the return current if they so 
desire. 

Type of Train.—Each train will consist cf tbree coaches:— One 
motor coach to seat €0 passengers. One trailer centre coach to seat 


61 passengers. One motor coach to seat 80 passengers—a total of 


204 passengers per train. : 

Approximate Weight of Train.—Sixty tons fully loaded, but with- 
out electrical equipment. 

Average Specd Icquired.—Twenty-two miles per hour, includir g 
20-second stops at stations. 

Ultimate Service of Trains.—Forty-seven trains distributed at 
different points en route, 

Tupe of Equipment.—Each motor coach of the passenger trains to 
be equipped with two motors, and to be operated on the multiple 
control system. 

Rated Load of Motors.—To be the maximum load which can be 
carried by motor for one hour continuously witLout temperature 
rising more than 75° C. (135° F.) above surrounding atmosphere. 

Coaches.—'The ccaches will be constructed by the railway com- 
pany, who will aleo supply the trucks for the trailer coaches. 

Guarantee.—The contractor shall state what number of B.O.T. 
units will be required by a train travelling the 20 miles 1,676 yards 
round trip vid Tynemouth in 60 minutes with 20-cecond stops at 
stations. 

Weight of Gocds Trains.—The weight of the trains to be drawn up 
the Quayside Branch incline will be 150 tons. 

Frequency of Service on Quagside Branch.—Six trains per hour. 

Capacity of Cocde Locomotives.—Two locomotives are to be 
provided capable of starting with a fully-loaded train on an 4ncline 
of 1 in 27. 

Time of Completion.—'The whole of the work to be completed 
within 12 months from date of acceptance of tender. 

Penalty for Late Completion. — One per cent. of contract price for 
either eection for each week late. 

Specified Terms of Payment.— Up to 80 per cent. of value of con- 


tract work as completed, 10 per cent. on acceptance by engineers, 


and 10 per cent. 12 months later. 
Specified Term of Maintenance.—Twelve months from date of com- 
pletion for either section. | 
Stipulation as to Wages to be Paid to Workmen.— None. 
Stipulation as to Conditions of Labour. None. ; 
Arbitration Proposals.— Limited, see comments. 
Date for Sending in Tendecrs.— October 7th, 1902. 
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These specifications have been prepared by Mr. Charles H. Merz’ 
who has been chosen by the North. Eastern Railway Company to 
act as engineer for the purpose of this contract. 

In many respects these specifications are of great interest. 
Hitherto in this country the battle as to the best system of locomo- 
tion to adopt for suburban railway work has been mainly fought 
underground. With the exception of the Liverpool Overhead Line, 
a special undertaking, it has been in connection with London Tube 
Railways, the well-known and much-abused London Underground 


lines, and the Mersey Tunnel Railway that the victories of electric ' 


traction have been won. During the past year or two there have 
been many complaints at the meetings of the great railway com- 
panies and in Parliamentary Committee rcoms as to the disastrous 
effect upon Jocal railway receipts of the coropetition of the various 
networks of electric tramways which have keen completed and set 
to work. The approaching completion of the Tyneside Light Rail- 
ways, which will electrically connect several cf the Tyneside towns 
by private routes, permitting of the employment of comparatively 
high speeds for the trame, has roused the North-Eastern Railway 
into action. Acting up to its bigh reputation for progress, it is the 
first of the great railways to boldJy meet competition by adopting 
electrical traction over a considerable portion of its lines. On 
about 40 miles of track the passenger traffic will, in future, be by 
means of electrically-propelled trains, and we shall have the oppor- 
tunity of examining the effect, upon ordinary railway working, of 
the substitution of electric for steam locomotives. That both rail- 
way and tramway companies should purchase their encrgy from 
‘the same company, and that in all probability it will in part 
be transmitted along the same mains, is only one of the amusing 
features of a particularly interesting situation, the full meaning of 
which can only be fully appreciated by those versed in the iutri- 
cacies of local conditions, 


We have, however, only congratulations for the Newcastle-on- 
Tyne Electric Supply Company in securing such a valuable customer, 
and can assure them that the character of their load factor, no less 
than their total output, will soon be the envy of nearly every other 
similar undertaking in the country. The railway company, in 
adopting electric traction, bave appreciated the need for a faster 
service. The mean speed specified to be attained is 22 miles per 
hour, including an allowance for stops at every station of 20 seconds 
duration, or, taking the average longer stops at the principal stations, 
a schedule time of one hour for the entire journey round the Tyne- 
mouth loop, a distance cf nearly 21 miles. "This willbesn improve- 
ment of from 10 to 12 minutes upon the present scheduled time for 
practically the same journey. The specifications for the work to be 
done are, in many respects, very incomplete. So much is left to the 
discretion of the tenderer that it will be extremely difficult to make 
any comparison of the offers received. 

No attempt has been made to give the slightest hint as to the 
power which will be required on the line, and the location, #8 well 
as the size of the sub-stations ів, in шару cases, left entirely for the 
tendercr to decide. Under these circumstances, it is impossible for 
anyone to send in a full tender for the high tension cable and sub- 
station equipment section unless they work in conjunction with 
scme firm who are tendering for the electrical equipment of the 
ccaches and permanent way, and so obtain information as to the 
number, size, and location of the sub-stations. 

We much regret that such an important specification should bave 
Leen issued in this manner. While it should have been left open to 
tenderers to make any alternative proposals they desired, it was 
certainly, in our opinion, the duty of the consulting engineer to lay 
down such conditions as to size and location of sub-stations, normal 
output of motors required for the motor coaches and electric loco- 
motives, the approximate size of the transforming units at the 
various sub-stationa, and the current transmitting arrangements, that 
the main cffers of each tenderer wculd be made on the каше 
basis and would be directly comparable with each other. If by any 
variation from the engineer's wishes, any economy, either in capital 
outlay or improvement in working costs could be effected, these 
could still have been brought under the notice of the railway 
company as an alternative for consideration before arriving ata 
tival decision. 

While in one respect the specifications are remarkable for tke 
manner in which the consulting engineer bas succeeded in effacing 
all trace of his own personality, another feature is extent of 
the information required, rot alone from tbe successful ccn- 
tractor but from all tenderers. Thus in tbe section relating to the 
equipment of the coaches ard permanent way no less than 40 heads 
nre given upon which eitber full information or carefully-prepared 
drawings are required. Jn fact, the documents read more like 
examination papers than business specifications. We know that 
there ate a number of firms of such eminence in this country that, 
given the essential conditions of atketch of the profile of the line, 
the mean speed to be attained, together with the length of stops to 
be allowed, the weight of the trains and the frequency of the ser- 
vice, they could and would submit proposais and estimates cf cost 
for the equipment cf any section of a linc; ard tbe railway com- 
pany in tre present instance will doubtlees receive a number cf 
such complete and reliable proposals. These offers will, however, 
be expensive to prepare, and will be based, not upon specific lines 
of requirements Jaid down in the specification, but upon their own 
experience and technical knowledge, taking as the only guide the 
elementary conditions mentioned above. 

We have on many occasions spoken strongly against the practice 
of consulting engineers in their specifications to binding down 
tenderers to details of construction, and exact ou:~uts and types of 
machines that they are precluded from givine \‹. :реіг possible 
clients the advantage of standard types. We, }/› е ver, are equally 
of opinion that the function of a consultant ‹з so clearly to specify 
the ends to be accomplished, and the means by which they 
should be gained, that the main offers of all tenderers are based on 
the same linesand are directly comparable, the option being at the 
same time given to the tenderer to make, if he so wishes, alternative 
offers of his own proposals. 

The general conditions are on the whole acceptable. Tenderers 
should note that the possible penalty for delay in completion may 
be serious, since it is 1 per cent. per week of the full contract sum 
for cach section. The date of completion, pericd of maintenance 
and terms of payment are satisfactory, but attention should be given 
to the limited character of the arbitration clause. All questions as 
to delay or interpretation of drawings or specification may be 
referred to an independent arbitrator, but all other questions are 
to be decided by the engineer. We advise that an attempt be made 
to modify this on the lines laid down in the draft Model Con- 
ditions issued by the Institution of Electrical Engiucers. 


LEGAL. 


Іохрох ELECTRIC SUPPLY CORPORATION t. GRELNLELG & LAEE, 


Jx the Westminster County Court on Thursday last week, bis 
Honour Judge Woodfall had before bim an important case affecting 
free wiring agreements. The plaintiffs sought to recover from 
Mesers. Greenberg & Lake two years’ minimum rental of the 
use of electrical fittings at 105, Queen's Road, PeckLam, S.E. 

Mr. Harrison Ainsworth, who appeared for tbe plaintiffs, ex- 
plained that bis company had an agreement with tle defendants to 
fit up, hy the Free Wiring Company, an installation, a: d one of the 
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terms of the contract was that defendants should pay a minimum 
rental of 1d. per light for five years. That was to cover, or in some 
measure reduce, the cost of putting in the installation. Defen- 
dante' solicitor said their defence was that the company were asked 
to remove the fittings, and partly did so.—Mr. Ainsworth said that 
did not matter. There was the case of the London Electrical 
Supply Company v. Priddis, which laid down that so long as they 
had the right to usa the fittings they must pay.—Mr. Lake deposed 
to the frequent failures of the light supplied by the plaintiffs, and 
in consequence of that gas was taken, for which the fittings cost 
{пеш £60. The company was asked to take away the fittings, and 
took the arc lamps and subsequently the meter. Even had they 
wanted to do so they could not have used the supply without a meter, 
though the 60 lights were still there. Evidence on behalf of 
the company went to show that as the current was not used, the 
lamps, which were expensive, were taken away. The meter would 
not have been taken away unless they had been asked, but they 
could not speak positively. 

His Honour, in an exhaustive judgment, found for the defendants 
with costs. The facts here were quite different from those which 
counsel had cited, where the defendants could have made use of the 
fittings, but here the defendants could not, as the meter was taken 
away. Besides, the contract was for the use of the fittings. Had 
the defendants had the use of them ? The answer was that they 
had nof. Plaintiffs, when told to remove the fittings, had 
declined, but not only did they take away the lamps, but the meter. 
He had nothing to do with the Wiring Company. Even when they 
took the meter away, they might have protected themselves, bu* 
they did not. He should, if necessary, have bcen prepared to find 
that the plaintiffs acquiesced in putting an end to the agreement, but 
he did not think that necessary. The claim says: “It is for the 
use of the installation." If defendants had not the use of the 
installation, it was neither law nor common sense that they should 
be asked to pay for it. The judges, in deciding the case of Priddis, 
did not mean to say that they must pay if the installation was 
defective. Plaintiffs could appeal if they liked. 


————— 


NATIONAL ELECTRIC WIRING Company, LIMITED, v, Davis. 


JUDGE ADDISON, K.C., sitting at Greenwich County Court on 
August lst, bad before him а case in which the National Electric 


possession of the defendant by agreement with the landlord, who had 
no knowledge of the agreement of the plaintiffs with the previous 


tenant. On being informed of the agreement, defendant claimed : 


the installation, but informed the plaintiffs that they could take it 
away, as be had an estimate from an electrical engineer to put in an 
installation for £6. The Plaintiffs continued to supply the current, 
and the defendant, hearing nothing further of the matter, concluded 
that they had dropped their claim. 

Judgment was entered for the defendant. 


— — ͤ́—L— 


SaNDOwN Gas COMPANY v. SANDOWN ELECTRIC LIGHT COMPANY. 


Tae Sandown Electric Light Company is the defendant in an 
action instituted by the Sandown Gas Company, which seeks to 
recover £22 183. 4d , the value of 110,000 cubic feet of gas alleged to 
have escaped from a service pipe through a fracture caused by a 
pickaxe used by the Electric Light Company's workmen.. 

At the Isle of Wight County Court on August (th, Mr. WILTON, 
on behalf of the electric light company, asked Judge Gye whether 
the case might not go to arbitration, as provided in the Act. 

Mr. Marsu, for the Кав Company, contended that the Act did not 
apply in this case. 

The Jupce upheld this contention, and said that the case must be 
tried ia the County Court. 
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BUSINESS NOTES. 


— 


Catalogues and Lists.—Messrs. Wallach Bros. have 
zent us а price list containing descriptive details of their “Star” 
patent whitewashing machine, a very convenient device for the 
whitewashing of factories, as required under the new Act. 

Meters. J, B. Guthrie & Son, of Leadenhall Street, E.C., who are 
the sole agents for Smith’s Injector Co., Ltd., of N ottingham, have 
bent us an illustrated list of their patent steam cocks and valves. 


Correction, —In our final instalment of the Tramway 
Exhibition notices we stated that the “ Protected“ rail bonds, &c., 


formed „the leading lines of Messrs, Back & Manson (the Forest . 


City Electric Company).“ Tais was, of course, an error, Messrs. 

& Manson's being another exhibit altogether. The Pro- 
tected ” bonds were shown by the Forest City Company at their 
2o stand, together with the other specialities mentioned in our 


WEEK ENDING AUG. 13th, 1901. | WEEK ENDING AUG. 12TH, 1902. 


Aden. Teleg. cable Value £15,190 Alexandria ., oe Value £41 
Alexandria. Teleg. mat. .. 414 Amsterdam ВР АР ee 205 
- Teleg. wire.. 2s 40 Auckland . ee es .. 720 
Amsterdam E E .. 209 Bombay s n is x {6 
Bangkok T ae = 43 Brisbane. ii ee .. 2,988 
Bombay  .. : ae E 14 Calcutta  .. T ex 0 IH 
Brisbane. Teleg. wire 8 51 РК Teleph. mat, а 68 
Calcutta $a - . 853 Channel Islands. Ls = 77 
a Te:eg. wire .. e. 117 Chefoo. Teleg. apparatus Кя 44 
Cape Town.. is - . . 1,265 Coristiania .. Ко Es .. 719 
" Teleg. mat. es 75 Уз Teleg. wire .. ès 14 
Colombo  ., ©» i sė 48 Durban са - "m eo 60 
Copenhagen ix is 2.857 East London se - 79 
si Teleg. wire . 1,482 Fo ich u . Sx ee T 25 
Durban «s Kis ase .. 964 Gibraltar . ‚+ oe . 185 
East London 8 E - 10 Melbourne . s u^ . 571 
Fremantle .. 5 ee .. 310 New Vor ee x ee 129 
Gibraltar. is as es 19 Ostend m os T ee 10 
Gothenburg 3 2 S is 82 Perth ,, а ч 25 ба 42 
5 Teleph. cablo .. 93 Rio de Janeiro. Teleg. mat, . 500 
Hamburg, Teleg. mat... T 90 Rotterdam. Teleg. mat. oe 50 
Hong Kang.. ss ze es 91 Sekondi pa w Le ve 25 


Launceston 8 zx . 341 Shanghai. га T . 285 
Madras ‘fs is ex; 755 BS8vdney Ls э s eo 809 
Malta. Teleg. mat. s: ee 500 Wellington ,, ., ee — Bl 
Melbourne. Teleg. wire . 375 


Ost end е ee ee 45 
Otago . “> Р a sa 82 
Penang. Teleg. mat. "n 63 


Perth 25 ss $e . . 848 
Port Elizabeth ey ау 

Rio Janeiro, Teleg. mat, . . 6,734 
Rotterdam. Teleg. wire ; 53 


Shanghai 14 

Singapore zs x ‘a 37 
Stockholm. Teleg. wire е 97 
Sydney P4 MN 5% ee 2,014 
Tientsin. Teleg. mat... e 651 
Wellington.. s ©% 8 25 
2 Teleg. mat... .. 506 
Yokohama .. a s 239 

— —— Siero 

Total ee £37,512 Total ee £6,723 


Foreign Goods Transhipped. 


Antwerp. Eleot. apparatus value £100 | Gothenburg, Elec, 8ppar. Value £17 
Ghent. Elec. apparatus. P4 60 , Melbourne Elec. apparatus 53 


Gothenburg. Elec. Apparatus. 10 ' Sydney. Elec, fittinzs .. vs 65 
Total 2s . £500 Total . £195 


Coronation Decorations,— The Acorn Hotel, Dirming- 
ham, was effectively lighted up on 9th inst. The scheme adopted 
is effective both by day and nieht; festoons of artificial flowers 


centre E. R.,“ in which prismatic reflectors of polished metal are 
used with excellent resulta, The whole retlecta credit on the con- 


Dissolutions and Liquidations,—The Davy Electrical 
Construction Company is winding up voluntarily, with Mr. G. 
Frampton, 37, Casselden Road, Harlesden, N.W., as liquidator. 

The Direct Telephone Exchange Syndicate mcets at 52, Leaden- 
hall Street, Е.С. (Hof & Co.), on September 12th, to bear an account 
of the winding up from the liquidator, Mr T. F. Smith. 

Electric Launch.—Sir Whi ttaker Ellis has presented a 
Ы and handsome electric launch, the Kaymead, to the Prince of 

ales. 


Germany,—New works for the manufacture of calcium 
carbide are about to be erected at Brandenburg, the contract for 
fhe electrical equipment having been secured by the Allgemeine 
E.lectricitii:g Gesellschaft, of Berlin. Water-power is being 
utilised. | 


Körting Gas Eagines,—Messr M ather & Platt, 
Limited, of Manchester, have decided to manufacture at their works 
gas engines of the Korting double-acting two-cycle type of 400 B.H.P. 
aud upwards, more esp2ciaily for driving dynamos, Ав they are 
constructors of the la*ter, they are in the advantageous position of 
beiog able to build the complete combined plants in their own work. 
shops. It is stated that the largest power developed in one cylinder 


cylinder, or double these powers in two cylinders, and can construct 
these engines to work with blast furnace gas, Mond or other pro- 
ducer gas, or town’s gas. We understand that the number of 
engines of the “Korting” type hitherto constructed or now on 
order represents nearly 45,000 B. H. P. Single cylinder engines of 
700 and 500 B. H. p. are now running at Dusseldorf Exbibition, and 
can be inspected there, and the firm are atthe present time building 
one each 700-8 P. and 502. H. p. engines in their works at Manchester. 


Manchester and District Association of Electric 
Lighting and Power Contractors, — A general meeting of thig 
association was held on July 31st at the Tweedale Restaurant, 
Market Place, Manchester. After a few introductory remarks from 
the chairman, Mr. J. Dugdill, the secretary presented an account of 
the work of the a:sociation. Reports of the northern section 
meetings at Liverpool and Sheffield were read, and also the report 
0! a deputation to the Manchester Corporation engineer, Mr. G. F, 
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Metzger, regarding revision of the wiring regulations. The points 
raised with Mr.. Metzger were all agreed to by him, and the 
deputation recorded their thanks for the courteous manner in which 
he received them. Several points of importance were raised, 
including the sanctioning of the use of fibre-insulated cables under 
certain conditions. The question of workmen's cards and a register 
of workmen was brought forward, and a sample card submitted 
which it is proposed to adopt throughout the northern section. It 
is expected that this will be ready for issue shortly. Three new 
members were proposed and accepted, and there was a short discussion 
on general subjects. 


Silver Medal.—The Glacier Anti-Friction Metal Com- 
pany, Limited, has been awarded a silver medal for its collection of 
Glacier Anti-Friction Metal at the Exposition de Lille. This was 
the highest award given for anti-friction metals. 


The Canadian Arch.—The Canadian Arch, on the 
nights of the 9th, 10th, and 11th insts. was again lit up with 
Nernet lamps. The Electrical Company, Limited, 122—124, Charing 
Cross Road, W.C., on this occasion used for the purpose 6С0 Nernst 
lamps of the l-ampere size, and the result once more was great 
success. 


The “Giovenale” Pressure Indicator.—The appa- 
ratus illustrated herewith is intended for use in connection with 
high-pressure installations, where it is necessary to be able to вее 
at a glance the condition of the circnit. It consists of a wire of 
plated brass, bent and welded, as shown in fig. 1. In the middle 
of the ring formed at one end is a disc of aluminium, mounted in 
such a way that it is free to rotate. A slight increase of weight is 
given to one-half of the disc, so as to keep it in a vertical position 
within the ring in which it is carried. When a charge of electricity is 
given to the apparatus, the movable portion tends to move away 
from the fixed part. The long leg of the device enables the instru- 
ment to be applied directly to any desired apparatus, by fastening it 
on terminals, or suspending it freely. Ite use is claimed to be par- 
ticularly advantageous in transformer stations. The high-pressure 
fuses, which are customarily placed in front of the transformers, are 
usually fixed in insulating boxes cf porcelain, fibre, or other 
material. On noting a shortage of energy in a transformer station, 
the transformer is examined, but it is not apparent whether the loss 


is taking place in the conductor, the fuses, or in the transformer 


itself. By fixing the “ Giovenale" indicators on the ends of each 


High-pressure line. 


A m 


Transformer. 
Еа е 2. Fia. 1. 
The figures show the indicator as it appears when charged. 


„% GIOVENALE” PRESSURE INDICATOR. 


fuse, the point at which the leakage is taking place will be clearly 
seen. Referring to fig. 2, if the disc at 4 does not move, it is a sign 
that the conductor is not charged. If a moves, while в remains 
stationary, it is clear that the fuse has gone. If both 4 and B move, 
the leakage must then be sought for in the transformer. In a poly- 
phase plant it is easy to determine the fuse that has gone. When 
one fuse, say A, has gone, and the other remains in order, the electric 
condition is still maintained in B, because the latter is in contact 
with primary wires joined together at the neutral point, the fuse of 
which remains intact. The potential, however, is much lower than 
that in a, and therefore the disc in the indicator B moves much less 
than that of a, thus clearly indicating which is the faulty fuse. It 
will be understood from the foregoing that the sensitiveness of these 
indicators should be commensurate with tbe pressure of the plant 


in connectioa with which they are to be used. They can easily be 
made for plante of 200 volta pressure and upwards, and, if necessary, 


the sensitiveness may be increased in various ways and the 
indicators thus adapted to lower pressures. L’ Elettricita, 


Trade Announcements.—Messrs. T. Bolton & Sons, 
Limited, of Broad Street Metal Works, Birmingham, have acquired 
the business of copper smelters and metal manufacturers which has 
been carried on for many years by Messrs. Thomas Bolton & Sons, 
at Oakamoor, Widnes and Birmingham, and under tht style of 
Newton, Keates & Bolton, at St. Helens. The plant having been 
recently extended and improved, and the management being 
continued and strengthened, they are in a position to guarantee 
rapid execation of all contracts, while fully maintaining or even 
improving upon the standard of excellence of manufacture of the 
late firm. 


What our Consuls Say.—Java.—Consul Davids reports 
that a long-distance telephone service was instituted last year be- 
tween the various ports in Java, and, he states, it is proving а great 
boon to merchanta. 

South Italy.—In a supplementary report on the trade of South 
Italy for the year 1901, Consul Neville-Rolfe (Naples) states that 
horse tramcars have become a thing of the past in his consular dis- 
trict, all cars being now driven by clectricity. The increase in the 
speed of transit is much greater in the Naples district than in towns 
built on the level, because the electric cars travel up-hill as fast as on 
the flat, whereas the horse cars had to go at a foot's pace, in some 
cases for miles together. Besides the increase in accommodation 
and pace, many more cars have beeu put on and several new lines 
opened. To give an example, the line leading to the fashionable 
suburb of Posillipo gives the public exactly eight times the accom- 
modation it gave last year with horse traction. The telephone 
system has also been much improved and extended. There is no 
limit to the number of messages which may be sent at any time of 
the day or night at £8 per year on a three years’ agreement. The 
electric lighting is making great progress. It is hoped very shortly 
to cheapen the cost of generation by utilising the waterfall of 
Piedimonte d'Alife, some 30 miles off. In the meantime the cables 
are being extended to the suburbs, 

Port Said and Suez.—Reporting on the trade and commerce of 
Port Said and Sues for the year 1901, Consul Cameron states that 
the percentage of ships using the electric light for navigation by 
night was 937 per cent. as against 91:2 per cent. in 1900. Mr. 
Cameron also reports that a limited liability company is about to 
be formed in order to take over and work a concession granted by 
the Egyptian Government for supplying electric Jight to Suez and 
Port Tewfik for 20 years, and also to erect ice machinery and cold 
storage rooms. In regard to electric lighting, Mr. Cameron thinks 
there is every probability that the objects of the company will 
receive the general support of the public. 

Marseilles.—Consul-General Gurney, reporting on the consular 
district of Marseilles for the year 1901, refers to electricity and 
water-power and its effect on “the threatened American coal 
invasion," which has been postponed “till a more convenient 
season,” and he remarks that Americans have had an eye on the 
water-power of the Maritime Alps. The attempt, however, to get 
control of the water-power of this district has not been successful. 
He goes on to say tha! the Americans found a French company 
already in the field, being organised witb a view to securing all the 
water-power available in the Alpes Maritimes from Marseilles to 
Mentone. The object of the proposed company is to aupply electric 
light and also electric power to all the towns on the south-eastern 
coast of France. It is also hoped to supply power to the electric 
locomotives which the director of the Paris—Lyon—Méditerranée 
Railway Company proposes to test on the Cannes to Monaco section 
of the line during the winter season. It ie said that Mr. 
Noblemaire, director of the Paris—Lyon—Méditerranée Company, 

bas made it a personal matter to start electric traction on the 
Mediterranean Coast line before his retirement from the directorship 
of that company. 


Prague.—Consul Wentworth Forbes, in his report on the trade of 
Bohemia for the year 1901, states that Prague is as well provided with 
electric trams as any city in Europe, and accidents from falling 
telephone and telegraph wires are extremely rare. To his report 
he attaches a description of an invention by an electrical engineer 
of Prague for protection against such accidents, which he thinks 
may be of some use to lines using the overhead trolley system in the 
United Kingdom. The number of persons using the electric trams 
of Prague were 24,344,047 in 1901, as against 20,160,573 in the 
previous year. The receipts in 1901 were £107,479. Among the 
improvemente made at Marienbad since iast season is an electric 
tram which now runs from the railway station to the town, opened 
in May this year. He states that the charge for telephone instal- 
lation in Prague is £4 5s. 3d. for any distance from the Central 
Exchange up to 500 metres, and for every additional 100 metres or 
fraction thereof, 16s. 8d. The rental of the apparatus is £2 103. per 
annum. The connecting service fee is £1 13s. 4d. annum. For 
the use of public telephones, a charge of 2d. i$ made for a period of 
three minutes after connection has been eetablished. The 
length of the lines was 68,885 English miles. The Government is 
about to spend a sum of £833,000 for the extension of the telephone 
system in Austria. There are 200 new telephonic connections 
projected in the different parts of the Empire, in Bohemia 
alone about 50 new lines. It is proposed to raise a loan 
for the purpose of defraying the cost. Last year the firm 
of Kolben & Co, of Prague, sold machinery to the value 
of £70,834, as against £117,125 in 190). Students from 


the Prague Technical School recently visited the worke, and were 
shown three giant dynamosof 5,000 н.р. nearing completion, which had 
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been ordered for one of the London central stations, also 4 1,000 Kr. 
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machine for the town of Newport, for its electric trams, as well as Buenos Aires.—The Review of the River Plate says 

uniform group, each of 250 K P., for the city of Dublin. that the retarns of the electric light companies in Buenos Aires for 
Gambia,—According to the annual report on the Colony of 1901 were as follows :— 

Gambia (West Africa) for the year 1901, no inland telegraph Sub- Incand. Arcs. 3 

ice existe in the colony. There is direct telegraphic communi- | scribers. lamps. 16 C. r. 
ation with Europe, vid St. Vincent, and also with the other West = primitive =... www 1. 4568 65 AAT 
African Colonies. During last year telephones were introduced River Plate Electtio Light and Traction 928 17,972 18 18,596 
into Bathurst on a mall scale— Government House, the Colonial Cia. Aleman. .. 578; 120,252 1,00 181.17] 
Secretary's office, and the Treasury being placed in communication. Total, 1900 .. . 6057 181,847 1,798 201,401 
The distance covered is about rs pep It pope to extend the diio — 

other Government offices at an early . | 8 was. in units:— 

баш 10 ое —Consul-General J. Michell reporta that the electric R V 
fittings and installation business is mostly in German hands, com- Pánlive : 1,657,806 818,770 m. 
petition being rendered difficult in this branch of industry by the R. P. E. L. and T. ..  .. .. 88054 89,347 = 
low prices of the Germans ; but the Russian consumer is said to be Alemana es. 05 o. 8,728,816 693,838 9,627,903 
arriving at the conclusion that the cheap German article is of but conan Tramway .. "E = ere 
little value, and costs more in the main, than more expensive т NB M LE ТЕНЕ NEN 5 
Gttings. It is considered, says Mr. Michell, that the trade in this Total .. . . 6,280,098 1,015,955 10,084,272 
branch has a good future, and British manufacturers should spare | 
no effort to prove to the Russian purchaser the superiority of their being a grand total of 17,360,223 unite. The total output for 1900 
productions in this particular industry. Phonograpbs and grama- was 9,078,112 unite. 
phones, Mr. Michell states, are growing in demand at St. Petersburg, The steam engines in the City of Buenos Ayres on December 31st, 
and & good opportunity presents itself for establishing such 1901, numbered 875, with a total power of 28,900 H.P., and gas 
instruments of British manufacture in the Russian market. a onm 236, with an output of 1,067 H.P. 

111 e public lighting (electric) of the city was carried out as 
ollows :— 
` - — Units. 
—MQꝙ̃ä—..—.—..:.:ʃ Primitiva de Gas ks T T .. 976,219 
Cia. Alemana ..  .. oe 916.622 


The prices paid were: 15 amperes, $25.70, 10 amperes, $21 per 
month to the Primitiva, and to the Cia. Alemana $24.75 and $19.10. 


Cape Town.—The Acting Mayor of the Municipality of 
Mowbray recently stated that the Electric Lighting Syndicate 
were busily engaged in putting down a new and improved plant. 


ELECTRIC LIGHT AND POWER NOTES. 


Ashford (Kent).— The U. D. C. has decided to fully con- iE 
rider the question of laying down an electricity plant at the Gas Cardiff.—The Trustees of the Bute Estate have, it is 
Works, and to inform the Electrical Supply avd Traction Company understood, refused permission to lay down electric mains on their 
that if they persist in applying for a prov. order to supply the land, although a number of the tenants have applied for electric 
town, the Council, having its own order, will doubtless oppose power and light, and Sir W. T. Lewis, Lord Bute's agent, is to be 
them. approached in the matter. The Corporation is also advised by the 

| Electric Lighting Committee to apply for powers to carry on the 

Auekland.—Electric coal-cutling machines are to be selling or letting for hire of motors. Bristol is also taking steps in 
adopted at the Byers Green Colliery, Auckland, by Mesers. Bolckow, this direction ; arc lamps are to be installed on the electric tramway 
Vaughan & Co. This innovation will diminish the cost of pro- routes, and it has been decided to put aside £500 as a reserve fund 


duction, and increase the output. р for this purpose. 


| i үз Carnarvonshire.—On Mr. Assheton Smith applying for 
Bakewell.—At the meeting of the U. D. C., on Aug. 7th, араа oblaiding a pror- order to enable: hits to Ja e 
à letter was read from the Nottingham and Derbyshire Electric tricity to Port Dinorwic, Dinorwic Quarries and District, the County 
Power Company (Limited), offering to assist the Council in obtaining Council on August 7th decided to appoint a jal committee: Co 
a prov. order on terms to be mutually arranged. The Council decided consider the advisability of the Council iteelf applying for the 


totake no action in the matter. necessary powers. 
Barnstaple.—The T.C. has resolved to borrow £21,600 Chadderton.— The Provincial Electric Supply and 
for electric lighting purposes. Traction Company intends to apply to the B. of T. for a prov. order 


to supply electricity within ES prid The U.D.C. has decided 
; : to ask the company's terms. It was er resolved that a letter be 
à Barry.—At this great centre of dock and карта ' sent to the Ol Corporation stating that they were “threatened ” 
bas been agreed by the U.D.C. to open negotiations by various companies who wanted to supply the district with elec- 
South Wales Electrical Power Company for the transfer of their Жы е : 
powers to supply electrical energy in the district, and also to obtain tricity for both lighting and power, and asking them whether they 
expert advice on the matter of t 5 to supply the Council in bulk, and, if so, upon 
: This is a typical illustration of the spirit in which municipalities 
Blackpool.—Shortly after 9 o'clock on Saturday evening deal with к зш үң Themselves traders, both collectivdly and 
the electric lighting of the town was suddenly cut off, both private ^^ individually, they cannot bear to think of any but another muni- 
nd public lighting being entirely suspended, owing to a fire on the  cipality trading with their own. However, there will be a sharp 
usin switchboard at the electricity works. The plant operated awakening when the terms of the Oldham Corporation for elec- 
through the switchboard was promptly shut down by the engi- tricity supply in bulk are laid side by side with those of a properly 
Men in charge. Mr. Furness, the borough electrical and tramway constituted power distribution company. 
engineer, was soon on the works, having noticed the sudden ex- | 
tinction in Church Street. The fire was quickly extinguished with Clayton.—The undertakers of Rishton, Great Harwood, 
buckets of sand, bat not before considerable damage was done to the — and Clayton-13-Moors Electric Lighting Order are unable to comply 
main cables and switchgear, and on examination it was found im- with Sec. 99 of the Order, and have asked the local authorities to 
pomible to give a supply until repairs had been effected and пет take over the powers of the order and purchase the undertaking for 
able and fuses substituted. All members of the staff were on the the sum of £150. 


works, baving hastened th immediately on hearing of the Lo. dene f 
oppage ot aapply, "And at once commenced the work of Colchester.—The Electric Light and Power Committee 


repairs, which were sufüciently advanced to allow of the has received from the L. G. B. their formal sanction to the borrowing 
Curent being switched on for lighting early on Sunday of £8,057 for electric lighting extensions. The following additional 
Morning. Fortunately, the tramway switchboard was not staff is to be engaged, viz., a chief assistant, with a salary of £2 10s. 
damaged, and therefore no interruption took place in the tram per week; u shift engineer at £1 5s. per week; a second engine 
isle Mr. Furnese greatly commends the prompt wise ше driver, at £1 15e. per week ; and а trimmer, at 15s. per week. 
eers in charge at the time, for bad not the lightin t n : 
thot down — уйудо and a plentiful supply ot sand ned. the Dartford.—The U.D.C. has decided to ask the L.G.B. 
. aults would have been dissstrous. The cause of the fire is attri- to sanction loans amounting to £31,000 for electric light extensions 
bated to one of the main bigh pressure feeder fuses arcing after the and “ free wiring," £3,000 being apportioned for the latter purpose. 
had blown. The lighting board is of a very old type, one of the . 
ûnt of ite kind, and is considered, in many of its details, obsolete Devizes.—A company to be formed is to apply for a 
“compared with the later types of switchgear now in use in many prov. order to supply electricity in the district. 
g current stations. The repairs effected to give a supply 


do not remove the danger which exists with this early type of board, Dorchester.—4A report on the lighting of the borough 
«d Mr. Furness will doubtless, at the earliest moment, submit a electricity has been prepared by Mesars. J. and J. 8. Enright, 
port to tbe Electricity and Tramways Committee as to the estmiaster, S. W., who estimate that the capital expenditure on 


miichgear with a view to preventing a recurrence of Saturday's the installation would be in round figures £20,000. If steam plant 
perience, is used for generating the current the total annual expenditure, 
B . including £1,200 interest and instalment of sinking fund on loan, 
bentley Hill.—The U. D.C. on Monday decided to ask is anes at £3,587 | E е repr used, м the engineers 
Electric P t for en for recommend, & con е ва сап e, and the expen- 
JJC diture is estimated at only £2,214 a rr. 
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Dublin.—The report of the Lighting Committee states 
that the work in connection with the new electric lighting scheme 
has made good progress during the past few months. The laying 
of the mains has been practically completed on the south side of 
the city, and is being rapidly pushed forward on the north eide. 
Up to June 30th 134,000 vards of cables had been laid. 


Eastbourne.—The Corporation on August 6th decided 
to reduce the prices for energy as under from October 1st :— Private 
lighting, 74d. to 64d. per unit; meter rents from 4s. to 2s. 6d. per 
quarter; public arc lighting from £30 to £25 per lamp. These prices 
are to be reconsidered at the end of 12 months. It was also decided 
to set aside out of the present profits of £5,078 9s. 7d., £2,000 as a 
depreciation and reserve fund. 


East Cowes.— The Electric Light Company is competing 
with the Gas Company for public lighting, and has offered to 
convert the lamps and provide 25-c P. lamps, with 50-c P. lights at 
important corners, on a five years’ contract, for £2 10s. per lamp 
per year. The Gas Company offers to provide new lanterns and 
fix incandescent burners for £2 158. per lamp on a two years’ 
contract, and £2 128. on a five years’ contract, the candle-power 
to be 60. . 


Electricity in Dockyards.—Tbe Admiralty are con- 
sidering ‘a scheme, prepared by Sir William Preece, for the 
installation of electric light and power throughout Chatham Dock- 
yard. A large power station will be erected, and it is proposed to 
replace all the smaller engines, including the cranes, haulabouts, and 
engines-at the slips, docks, and workshops, by electric motors. A 
similar scheme is in contemplation for the Devonport yard. 


Foot's Cray.— As the result of the recent action of the 
ratepayers, the U.D.C. has resolved to enter into an agreement 
with Bexley for the supply of electricity, unless better terms can be 
got from Woolwich. 


Frome.— The U.D.C. has settled the terms of the agree- 
ment with Mr. Medhurst as consulting engineer to the Council for 
a period of five years at a commiseion of 5 per cent. on the original 
contract, and 3 percent. on allextensions; certain terms prepared 
by Messrs. Edmundsons, Limited, upon which they were prepared 
to construct and afterwards carry on the electric supply works for & 
certain period, were considered. Application isto be made to the 
L G.B. for sanction to borrow the sum of £20,000. 


Goring.— Тһе Goring and Streatley Electric Supply 
Company intends to apply to the B. of T. fora prov. order for the 


supply of electrical energy within the parithes of Goring and 
Streatley. 


Grimsby.—From October Ist the Corporation will 
charge private consumers 44d. per unit instead of 5d. for lighting, 
and 24d. for power, instead of 24d. as at present. | 


· Guiseley,—The Provincial Electric Supply and Traction 
Company intends to apply to the B. of T. for a prov. order to 
supply electricity within the district of the U.D.C. 


Hebden Bridge.—The U.D.C. has received notice that 
the Provincial Electric Supply and Traction Company intendsto 
apply to the B. of T. for a prov. order to supply the district with 
electricity. The Electricity Committee has considered the plans 
and estimates for the prcpored electrical generating station, pre- 
pared by Mr. Emmott, the engineer, and has resolved to recommend 
them to the Ccuncil for adoption, and that application be made to 
the L.G.B. for tanction to borrow the necessary amount to carry out 
the work. 


Hornsea,—The U. D. C. intends to confer with Edmund- 
son's Corporation, and to ascertain on what terms they would be 
prepared to instal and carry on the clectric lighting works. 


'Hosforth, — The Provincial Electric Supply ard 
Traction Company intends making application to Ќе В. of T. for a 
prov. order to supply electricity within the district. 


Irrine.— The T.C. has agreed to commission Messrs. 
Kirkland & Capper to, make a survey and report to the Council as 
to tlie installation of electrical plant by the Corporation for the 
lighting of the town. 


Italy.—Arrangements are in progress for the utilisation of 
the hydraulic power of Mont Cenis. The installation is being 
carried out by the Thomson-Houston Mediterranean Company. 
The power available is estimated at 9,000 H.P., to be augmented to 
12,000 н.р. in utilising the waters of Mont Cenis Lake. It is pro- 
posed to transport the energy to Turin, a distance of 60 kilometres. 
A start is to be made with 5,000 m P. The station at present con- 
tains three unite, each comprising a turbine of 1,600 E.. at 50 
revolutions per minute, and ap alternator. The alternators have 
each a power of 1,400 kw. at a pressure of 3,000 volts. The 
pressure will be raised to 30,000 volts by means of transformers for 
transmission to Turin. 


King's Norton.—The U.D.C. has decided to lease its 
powers under the Electric Lighting Order to a company. 


Kingston-on-Thames,—In order to minimise the smoke 
nuisance and to provide for the further development of the electric 
lighting business, a new shaft has been erected at the Corporation 
works. The shaft is 150 ft. high from the flue level, and is built on 
a foundation of concrete 20 ft. deep and 30 ft. square. The insidg 
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diameter is 9 ft. 3 in. at the top. The contract was entrusted to 
Mesers. F. & E. Davey, of Southend-on-Sea, and the whole of the 
construction of the sbaft has been carried out hand over hand from 
the inside, without scaffolding. Mejor Macaulay, borough surveyor 
prepared the plane. 


Liverpool.— The feature of Liverpool's illuminations in 
honour of the Coronation was an illuminated electric car, which 
justly won the admiration of Liverpool peopleon Saturday right last. 
1,150 16-c P. lamps were arranged on the car, whilst at the front and 
rear of the car were fixed huge revolving stars. The epectacle pre- 
sented by the car was brilliant beyond description. The designs in 
which the lamps were arranged bad been devised by Mr. C. В. 
Bellamy, the general manager of the Liverpool tramways. 


London.— One of the cables of the Metropolitan Electric 
Supply Company became ignited in some way last Friday morning, 
and flames burst from the pavement in Wardour Street, Soho. A 
quantity of gas exploded, and blew out one of the Post-Office 
testing- boxes. The Great Marlborough Street firemen were soon on 
the spot, and put the flames out. On the same day an electric fire 
took place in a junction box belonging to the Poplar Borough 
Council. 

DrPrrrFoBp.—The B.C. has decided to oppose the application of 
the County of London and Brush Provincial Electric Lighting Com- 
pany, for a prov. order to supply the borough, as the Council is 
considering the advisability of applyirg to the B. of T. forthe 
necessary powers. 


Luton.—Mr. W. H. Cooke, the resident engineer of the 
municipal electricity supply station at Luton, is organising an exhi- 
bition of motors and machinery suitable to the requirements of 
manufacturers and the local.trades, to be held in the Plait Halls 
from October 6th to 12th next. 'The Corporation will extend tbe 
cables to the Exhibition buildings, and supply energy free of 
charge. 


Melbourne.—Many complaints have been received by 
the City Counc] about the high charges for electric lighting from 
the municipal electricity works. It is explained that this is due 
largely to the fact that under the old system many consumers were 
charged below ccat price. Ata meeting of the Council on June 30th, 
eays the Melbourne Age, Councillor Pleasance asked the Council to 
accept the tender of the Australian General Electric Company for 
the supply of 63,750 incandescent lamps at £2,418 98. 94d. That 
tender, he said, was tbe highest but one, of seven or eight received. 
In the past low-priced German lamps had been used, which did not 
give gcod light, and were not economical. That was the result of 
accepting Jow tenders. ' Last year a tender had been accepted 
for 24,000 lamps, and now the Committee were in serious trouble 
with the firm whose tender was accepted, because every one of those 
lamps bad to be returned. That, in fact, was the cause of the com- 
plaints by the consumers. The lamps were to be supplied according 
to specification—of certain candle-power, economy of use, &c. The 
company bad been called on to exchange the whole of the lamps 
supplied for others. Altogether, about 6,000 of the cheap lamps 
bad gone into use, the remainder being still in store. By reason of 
the faulty lamps, the supply on hand had gone down tremendously, 
and, in view ofthe increase in the number of customers, required 
to be repleted. He felt sure that within a few months the cost to 
consumers would be brought down. The tender recommended was 
accepted. d | | | 


Mold.—At a meeting of the U.. C. last week an offer 
from the National Electric. Wiring Company to report upon & 
&cheme for lighting the town with electricity was accepted. 


Newhaven.—4At the meeting of the U. D.C. on July 30tb, 
the Lighting Committee recommended that Mr. Warden-Stevens 
should be informed that the Council could not offer facilities for 
the supply of electricity in the district. -Opposition was taken to 
this, and it was decided tbat the Council should ascertain wbat 
terms would be offered for the acquisition of the Council's powers. 


Newport (Mon.).—The Electricity Committce has under 
consideration a recommendation of the consulting engineer, Mr. 
H. F. Parshall, to make additions to the plant as follows :— Steam 
generating plant, including two boilers, one 800-1.H.p. engine, one 
500- xw. generator, additions to switchboard, &c., the estimated cost 
of which is £10,379 6s. 8d. Mr. Parshall further recommends that 
the portion of network now supplied from the Town Hall sub- 
ation be detached, and that two sets of feeders be run from the 
new generating station to the Town Hall, and the distribution con- 
trolled from there; and that this work be treated as an extra to the 
present contract of Meesrs. Henley's Telegraph Works Company, 
Limited, the price being £1,974 48. 4d. e 


Okehampton.—Elcctricity is to be utilised for street 


lighting, owing to a dispute as to charges between the U. D. C. and 
the gas company. 


- Ossett.—The T.C. on Monday decided to engage an 


electrical engineer to report upon the proposed electric light instal- 
lation for the town. 


Pangbourne.—The Whitchurch and Pangbourne Electric 
reply Company intends to apply for a prov. order for the supply 
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Railway Signals.—A novel issue has arisen at Newport, 
Mon. Two signal lamps had accidentally become extinguished in 
the busy railway area beyond the Gaer Tannel, outside Newport, 
where the Alexandra Dock sidings meet and coalesce with the main 
line of the G.W.R. A youth was sent to re-light these shortly 
before midnight; he had to cross the main line, and was caught by 
a fast train and killed outright. The evidence showed that a 
umilar fatality occurred at the tame dangerous spot in February 
last, and the jury added a rider that in their opinion the railway 
company should substitute electricity for oil at these signals, the 
foreman pointing out that electricity was available, and that as the 
signals could be lighted and extinguished from a ‘switchboard in a 
cabia or office a mile distant, there would be no recurrent danger 
to valuable young life. The company’s Tepresentative present 
promised that the jury's rider should be forwarded to the proper 
quarter. | 4 
Ragby.—A L. G. B. inquiry into the U. D. O. s application 
for а loan of £9,000 for electric lighting purposes was held last 
week. 


Sandal.—The Provincial Electric Supply and Traction 
Company intends to apply to the B. of Т. fora prov. order to supply 
electricity within the district. ; 


Sleaford.—The U.D.C. has decided to extend the electric 
light mains in order to supply the extensive foundry erected at 
New Quarrington by Messrs. Hempstead & Co. 


Nouthampton.—Owing to the three months’ delay in 
obtaining powers from the L.G.B., and other unexpected difficulties, 
the borough electrical engineer reports to the T.C. that the new 
electricity works cannot be got to work in time for next winter's 
lad. To meet the emergency, it is suggested that a water-tube 
boiler be erected at the old station to assist the existing battery 
2001 the new plant is in working order. Messrs. Babcock and 
Wilcox have agreed to supply the boiler for £850, which must be 
paid, out of revenue, as the Council has undertaken to incur no 
farther capital expenditure without the sanction of the L.G.B. 
Messrs. Ferranti, Ltd., bave agreed to buy back the alternator 
which they supplied, for £850, a reduction of only £100 on the 
original purchase price. The water-softener, which is not in use, 
vill probably be sold to the Bath Corporation for £240. | 


South Staffordshire.—At а meeting of the South Staf- 
fordshire Mines Drainage Commissioners last week, the chairman 
(Col. J. B. Cochrane) stated that there was now a prospect of the 
Midland Electric Corporation commencing operations .in the 
district, and that the Commissioners were looking forward to 
electricity becoming a useful power, notonly for dealing with water 
0n the surface, but for assisting in draining the mines. 


Spain.—A power station is being established at Tiendas 
Baja, by La Sociedad Mutua-Electra Jaquesa, to utilise the water 
power of the River Aragon in the generatíon of electrical energy, 
which it is proposed to transmit to the town of Jaca for lighting 
and power purposes. 


Bpennymoor.—The U. D. C. on August 7th accepted the 
fender of the Electricity Supply Co. to light a portion of the town 
with 20 lamps, at 42s, each per annum. 


_Sloke-on-Trent.—The T.C. has decided to adopt the 
Meldrum” Simplex destructor in connection with the proposed 
electric supply station. | | 


. Stroud, —The United Electric Light and Power Board 


1 to apply for a prov. order for eupplying the Council's area, 
N oo has already decided to seek powers to supply within 
ict. | 


Bwinton,—It was reported at the meeting of tlie U.D.C. 
o Monday that the Lancashire Electric Power Company would 
commence the work of providing electricligbt in a few weeks, and 
th current would be supplied not later than the commencement of 

lighting season of 1903, 


Switzerland, —An 
"penditure of 5,000,000 
М and motive power in 


LJ 


important project, embracing an 
lire, with a view to providing electric 
and around the city of Geneva, is at 


." ееп under contemplation, and an application for a catchment of 


pu n s Piens bas just been deposited with the Minister of 

tection orks by Signor Antonio Pendola, of Geneva, in this con- 

| The catchment would be of 400 litres per second with a 

т ee of 400 metres. The power available would be 

bs ita À reservoir of ‘4 millions of cubic metres would have to 
tracted. 


E S dney,—The report of Messrs. Precce & Cardew, 
apply in the tenders received for the generating plant for electric 
sited fe, e city of Sydney, states that complete tenders were 
‘ing 58 55 15 firms, most of whom submitted three alternatives, 
plant of Briti id in all. Ofthe 11 lowest tendere, five were for 
e amount ^ manufacture throughout, four included a consider- 
"O were f ot plaut which would probably be of foreign make, and 

Ошу trae forcign plant throughout. 
“wept one c patterns of boiler were tendered for, all the firms, 
Stirling чов the Babcock & Wilcox, and many of them the 
leasrs, Pre ternative. The third boiler was of a German make. 
bad heating 575 and Cardew considered that the larger grate area 
Vere decided provided by the tenders with Babcock boilers 
y of Advantage, ard well worth the extra price. 


complete installation for the city, and 


The Babcock boiler had a further advantage, due to the 
t that the makers had an office and staff of engineers already in 
Sydney. жү TU . ' 

Most of the firms provide for a system of pipe-work and valves, 
to be supplied by Messrs. Babcock & Wilcox. For the large units 
the tenders for engines may be divided into high speed of over 
200 revolutions, and low speed of about 100 revolutions. · The 
guarantees of steam consumption given with several high speed 
engines are 10 satisfactory that, considering the increased expense 
of the plant and also of the necessary buildings, crane, &c., with 
low speed engines, the adoption of the high speed type is recom- 
mended. Of the 11 lowest tenders, four included engines made bv 
Browett, Lindley & Co., of Manchester; five by Ferranti, Ltd.; and 
two by the Augsberg and Nurnberg Machine Worka. Of the latter, 
one was a low speed and the other a high-speed engine. The 
guaranteed economy in steam consumption of the steam alternators 
with the Ferranti engine is some 10 per cent. better than that of 
the sets with Browett Lindley, and. Augsberg and N urnberg 
Machine Works high-speed engines. кн 

Most of the tenders were from electrical manufacturing firms, 
and they provided for alternators of theirown manufacture. This 
applied to all the lower tenders, except those of J. G. White & Co. 
There was very little to choose between most of the machines. As 
regarded exciting energy, the tender of Messrr. Dick, Kerr & Co., 
Limited, guaranteed the best resulte, and their regulation was also 
good. The five lowest tenders, and also three others, 
each provided for a battery made by the Tudor Accu- 
mulator Company. Practically all the tenders gave satisfactory 
guarantees of efficiency for the transformers. ‘The designe and 
prices of switchboards varied considerably, but the Ferranti switch 
gear was considered to be by far the test, most convenient and 
safest. ! 

Finally, with plant entirely to their satisfaction, they had the 
following tendere, viz.:—Dick, Kerr & Co, Limited, 449,072; 
 Mather & Platt, Limited, £50,528; British Thomson-Houston Com- 
pany, £51,588; J. G. White & Co., £52,444. On the whole they 
recommended the Council to accept Messrs. Dick, Kerr & Co.'s 
tender at £49,072, entirely of British manufacture by a purely 
British firm, although they did not entertain any doubt that each of 
the other firms would carry out the contract satisfactorily. 

The selection of the Ferranti engine enabled them to appreciably 
reduce the size of the generating station. Should it become 
necessary to alter their recommendation of the Ferranti engine, they 
would still adhere to their recommendation of Dick, Kerr 
and Co.’s tender as the best and cheapest for the rest of the 
plant. We referred to the Council's decision in our issue of August 
Ist, p. 193. TN 

Messrs. Preece & Cardew congratulated the Council on the 
excellence of the tenders asa whole. It was gratifying that the 
three lowest of the selected tenders should all be from British 
firms of high standing. There were, however, also very good 
foreign tenders, and those of Messrs. Siemens & Halske and Bro yn- 
Boveri were very near those selected in merit. 


Tuileries.—TLe plans for the lighting of the Tuileries 
Gardens have been definitely settled. The light will be furnished by 
.66 arc lamps, similar to those employed ia the Avenue de l'Opéra. 
The installation will cost 95,000 francs, aud the annual expense of 
up-keep is placed at 11,500 francs, which will be shared between 
the city and the State. . 


Wakefield.—The City Council has resolved to apply 
to the LG.B. for sanction to the borrowing of a further 
som of £15,000 for the purpose of extensions in connection with 
the electricity works. | 

Walton.—The U. D.C. has received notice of an applica- 
tion of Edmundson's Electricity Corporation, Limited, for a prov. 
order for electric lighting, and has resolved to apply for an order 
for the supply of electric light in the district. | 


Wells.—The Corporation's prov. order having lapsed, 
Messrs. Crompton & Co., Limited, have offered to refund the cost 
of a new order for the erection, maintenance, and working of a 
pay а rental of £30 a year. 


This is being considered by а commiltee. Ө 


York.—The Electric Lighting Committee recently sub- 
mitted to the T.C. an exhaustive report on the: present position of 
the electric lighting undertaking ot the city, by Mr. C. H. Wording- 
ham, of Manchester, the consulting engineer. Mr. Wordingham 
reported, amongst other things, that it was imperative that further 
extensions should be undertaken at once. . "E 

The City Electrical Engineer also presented a report on the 
second year's working of the undertaking, which showed the gross 
revenue to be £6,110, against £3,802 last year, the gross protit being 
£2,591, against £1,526 last year. The consumers had increased 
during the past year to 312, an increase of 35 per cent. The net 
surplus was £349, against £98 last year. 

The total unite sold were 423,000; the maximum load was 420kw. 
The total works costs, per unit, were reduced from 246d. to 19sd., 
and the total lamps connected at March 31st, were 32,766, an in- 
crease of 100 per cent. It is probable that the company will have 
to stop connecting more consumers, as the plant on order cannot be 
erected jn time for the coming winter; altea iy there are 36,000 
8-c.P. lamps connected, and there are awaiting connection some 
8,000 8-c P., while the capacity of the plant is but 20,000 8. 0. p. 
These figures show a remarkably rapid progress, on Which Mr. 
Midgley is to be congratulated. DW 
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ELECTRIC TRACTION. NOTES. 


Aston Manor.—An estimate of £11,352 for the over- 
head equipment of the tramways has been prepared for the U. D. O. 
by the electrical engineer (Mr. Wilson), and it has been decided to 
apply for a loan for the work. 


Audenshaw.— The B. of T. has extended the time for 
the completion of the U.D.C.'s electric tramway until August 3rd, 


1903. 


Birmingham.—The Dudley Road route of trams is to 
be converted to the overhead trolley system, and to supply the 
current s generating station is to be erected at Smethwick. The 
cars used will be of the eight-wheel bogie type. 


Brighton.—The T.C. has received from the Preston Park 
Ratepayers’ Association a requisition, asking it to forthwith take 
steps to obtain powers to extend the electric trams in the Dyke 
Road district and from Seven Dials to the sea. 


Bury.—After inspecting the Lorain system at Wolver- 


. hampton, the Corporation Tramways Committee has recommended 


the Town Council to adopt the overhead system, and this course has 
been approved by the Corporation. 


Chester.—As was recently stated in our columns, Messrs. 
R. W. Blackwell & Co., Ltd., have been awarded the complete con- 
tract for equipping the Chester tramways on the overhead trolley 
system. The to value of the contract is over £40,000, which 
covers the construction of three miles of track and overhead con- 
struction, and also the supply of 12 complete cars ready for oe 
There has been considerable discussion in Chester as to the ad- 
visability of operating the tramway on the overhead trolley system, 
owing to the fear that this would disfigure the town. Messrs. 
Blackwell have had great experience of overhead line construction, 
and they, if anybody, will know how to erect the line in the most 
unobtrusive style. 


Crewe.—The Corporation having received several appli- 
cations for permission to construct electric tramways in the town, 
has decided to employ an electrical expert to advise as to the pro- 
назе purcbasing value of а tramway undertaking at а given number 
of years. | 


Dewsbury.—Considerable progress has been made with 
the B.E.T. Company's scheme in the beavy woollen district, lines 
baving now been laid from Dewsbury through Ravensthorpe to the 
Mirfield boundary; from Dewsbury to Thornhill; and also from 
Dewsbury to the Batley boundary. Lines have also been laid in 
Heckmondwike, but there is no through line yet from Dewsbury to 
the Spen Valley, as the Batley Corporation, who own а stretch of 
road between Dewsbury and Heckmondwike, and who are putting 
down a municipal scheme, have not yet commenced operations in 
this portion of their borough. The Traction Company is now 
laying cables in Dewsbury. It is not expected, however, that the 
trams will be running much before next Christmas. : Ж 


Dover.—With reference to last week's note, we are asked 


to say that the stoppage of the municipal trams was not due to 
accident or failure at the generating station: gä 


Exeter.—The City Council last week considered a report 
from the Electric Traction Committee on the new tramways to be 
laid down by the Corporation. The Committee recommended that 
the routes be confined to the city boundary, and that powers be 
sought to construct 10 lines, making up an aggregate of 8:55 miles 
of single track, estimated to cost £6,500 a mile, including overhead 
equipment. The total cost was estimated by the Committee as 
follows :—Construction, £55,575; car shed and land, £4,000; 14 
cars, £8,400; contingencies, 46, 797; total, £74,772. Councillor 
E. C. Perry, chairman of the Committee, in moving the adoption of 
the report, said that the figure put down as the cost of construction did 
not include the cost of acquiring the present small system of horse 
Lie nor the necessary plant for generating the current, the 
Ded being & question for the Electric Lighting Cómmittee. 
Ps electrical engineer had estimated the cost of the plant at £6,000. 

ter a long debate, the Council adjourned consideration of the 
report to the following night (7th inst.), when, however, there was 


not the nece noru d : 
BepiemberjoR ТС the meeting was adjourned to 


A Great Central Railway and Electric Traction.— 
„| the half-yearly meeting of this railway last week, Bir Alexander 
ао the chairman, said that tramway competition bad again 
а rigen on some of their local services, more particularly in 
755 n , Nottingham and Grimsby districte, where they estimated 
Hoy an ost from tramway competition £1,851. They recognised 
pa W competition could only be met by improving their 
оха. Maps The directors were not losing sight of the possibility 
DE: apting electric traction to some portions of their system, and 
ч y were watching with close attention the progress being made 

y some companies in this direction, bnt they had no intention at 


the present moment to d 
was going on around de. S than Keep а sharp eye upon what 


Glasgow.—Our Glasgow corn i 
; respondent says :—“ G 
carefully through the Corporation кы ош I “ind 


that the balances are ve 
ry highly coloured, and tha 
rdi pot together by the officials 20 that the lay mind 18 а 
mpression that the tramways are fairly coining money. 
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If a company were working the system with the same figures, 
the net result would be & big deficit, insomuch that the 


Corporation controlling both the common good, and the tram- 
ways, do not press the claims of the former as they would do if the 
latter were out of their control. To Govan for the 4] miles within 
the burgh boundary, £5,057 3s. 10s. was paid, or at the rate of 
£1,190 per mile. Now inside the Glasgow boundary there are 41 
miles of rails (double), so at the same rate the contribution should 
be £48,700, instead of £12,500. Thus we should write the results 


of the past year’s workings :— 
Receipts. 
Total receipts .. .. < . £614,418 411 
Working expenses .. m ee 405,108 0 7 
Gross balance. . oe ss ИИИ £900,810 4 4 
Expenditure—Govan trams lease e» 6,057 8 10 
Interest on capital .. " T os 64,282 17 10 
Sinking fund ee ee Ф ДА ee 86,974 15 9 
Common good - s ge bs 48,700 0 0 
Depreciation as per reserve fund 
account as ae ie ae ve 98,589 15 9 288,554 18 3 
Apparent deficit .. . £20,244 8 10 


Luckily the tramways are not a company concern, and luckier 
still the rate of interest on loans averages only 22 per cent. The 
report shows a net balance of £6,955 11s. 2d.” 

The tramways department are experimenting with a speed indi- 
cator on some of the cars. 


Harrogate.—The T.C. has directed the electrical engi- 
neer and borough surveyor to prepare а plan of proposed electric 
tramways for the town, with the object of the Corporation seeking 
Parliamentary powers to carry out a scheme. 


Hove.—Messra. Lacey, Clirehugh & Sillar recommend 
the Council to provide a service of electric trams between the town, 
Brighton, and Shoreham, of a total length of 7 miles 32 chains. The 
estimated cost is £103,700 for the overhead system, and £149,700 
for the part open conduit system, with an additional £11,400 for the 
private supply to 15,000 8-0.р. lamps. It is estimated that the 
yearly profit on the overhead system will be £3,636; on the conduit 
system, £866; and on the lighting, £816. The Council is reoom- 
mended to prepare s Bill seeking powers to carry out the work. 


Johannesburg.— The T.C., at a recent meeting, had before 
it a letter, dated July 9th, from Mr. J. G. Hamilton, chairman of the 
Jobannesburg City and Suburban Tramway Company, Limited, 
stating that Mr. A. Dickenson, expert adviser, had arrived from 
England, and that they trusted to be enabled to make a start with 
the running of the company's trams within the next 10 days. Ina 
subsequent letter the chairman stated that his company was pre- 

to reconstruct the existing tramways and equip them as an 
overhead electric system, and to bave the same in working order 
within an approximate period of 18 months, after a working arrange- 
ment aball have been arrived at. The company was also prepared 
to construct and equip such extensions to the existing system as may 
be mutually arranged, and from time to time further extend the 
system in order to meet the necessities of any particular district. 
When electrically equipped the company will be prepared :— 

(a) To run а five minutes’ service of cars on the principal routes within the 
central area of the town, and а 10 minutes’ service on the outer lines, each 
(b) To run on each working day 
at such hours as may 


be mutual! eed upon, at least six cars in each direction, the fare of such 
а veto t reduce their 


1, such tickets to be avai able on any stage upon the 
route; and, further, to issue books containing an equal number of scholars 


the larger cities of Europe, sud therefore fares such as were In 
force in some of those cities could not be 
situated as Johannesburg was. The company’s expert adv " 
the fares quoted were as low as circumstances itted ; but 
later experience, consequent on cheapened materials, cheaper labour, 
or other cause permitted, the company would not 
further reduction. Tbe company would agree to the p! t 
the Council should have the right, at the ex iration 0 
21 years from the opening of the first electric line, 
the whole of the undertaking within 
the fair market value 


proviso that 


purchase. In the event, however, of the municipslity not 
prepared to exercise such right at the expiration of that period, 
company was willing that the municipality should have the 


right at the end of 35 years of acquiring the undertaking upon pal ng 
the then value thereof. Having regard to | colli: 
and the increased facilities to be furnished to the public, the 
pany did not anticipate earning large returns from the und зЗ 
fact, in the earlier stages, it was estimated that the profits 
be but small. The company anticipated, bowever, that the abe jn 
increase in the population of the town and district would ү о 
course of time, to be justified by the event, and that, in 55 i 
the traffic would gradually improve. Under these ссе pend 
the company was prepared to divide in equal shares with 59 5 at 
cipality all profits remaining over after the payment of in 


fail to effects с 


the | 


| 
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1 м the rate of 6 per cent. per annum on the full capital of the company, continued to suffer seriously from tube and electric tramway com- 
> s 3 and after proper provision shall have been made for amortisation and petition, but the reduction of their fares he thought was wise policy. 
ы depreciation. Should the municipality desire it, the company was He referred to the unfairness of the tramway competition, and said 
з further prepared to find the capital to instal such additional plant that it was an anomalous thing that the tramways company which 
85 at the generating station as would enable it to supply the munici- monopolised the roads and was paying a handsome dividend, paid 
lec pality with electric power in bulk. The conversion of the existing nothing whatever in contribution to local rates. This was a point 
M ines and tbe construction of lines for which authority had already which Parliament ought to adjust as between them and other public 
р. been granted in respect of animal power into an electric system carriers. The London United Tramways Company, too, caused as 
"s would give an entire system of over 27 miles of streets, and the much vibration as they did, and was altogether free from any 
capital involved would approximate £1,000,000 sterling. A long Parliamentary obligation on account of vibration. It was hoped 
discussion ensued, and eventually an amendment authorising a that the Ealing and Harrow Railway would be open for electric 
Committee to negotiate with the tramways company was defeated traction before the end of the present year. In regard to electric 
by 8 votes to 7, and a proposal to appoint a special committee to traction, the Metropolitan District Electric Traction Company, who 
йа, consider the establishment of municipal tramways was carried by contracted to erect the power house at Chelsea aud electricallv equip 
10 votes to 5. І n railway, e 5 nipple ae EE pei 
. ; : ilways of London, with a capital of £5,000,000. e power 
Llanelly.—At a meeting of the Council on Monday the was being pushed on re Mr. Perks referred to the Morgan 
Bui Property and Estate Committee reported that they regretted and tube projects, and said that the proposal to carry passengers from 
So! ws disapproved of the desire of the British Insulated Wire Company Hammersmith to Charing Cross for 1d. was, in his opinion, absurd, 
iA 1 to rescind their agreement with the Council, and they recom- seeing that it cost the Central London over Id. to carry their 
а mended that the Council take the proceedings necessary to compel people over one of the most crowded and popular routes in London. 
M len. the specific performance of the contract. The recommendation was , em : 
Xt У unanimously adopted. Newport (Mon.).—Good progress is being made vith ie 
j ; erection of standards in the outlying and suburban parts of the 
ITE Liverpool.—The City Council has, after a long debate, borough for tbe electric traction. The Corporation has accepted the 
decided to send a deputation to the United States and Canada to tender of Mr. Krause, Bristol, for £33,750, for the relaying of the 
ы inspect the various tramway systems there. It will be composed of tramways, &c. It is expected that the whole of the work will be 
са the chairman and deputy-chairman of the Tramways Committee, completed by the end of the year. 
ре Councillor Lloyd, the manager of the tramways, and the city and 
inde electrical engineers. Paris,—A cable message states that Paris streets have 
Mr. C. R. Bellamy, thegeneral manager, in bis report, showed that ust had a narrow escape from the introduction of a trolley system. 
META the receipts of the department during the fortnight ending the 26th The Est Parisien Company applied to the Municipal Council for 
"T ult., amounted to no less than £20,991, an increase of £1,067 when permission, provisionally, to instal overhead trolleys until it could 
ate compared with the income of the corresponding period of the pre- change the existing plates, which have been electrocuting men and 
"m ceding year. In the two weeks of 1902 the number of passengers horses for two years past. Tbe Municipality fortunately remem- 
"ET carried was 4,490,715, as against 4,280,838 in the like period of the bered that in France “ Rien ne dure comme le provisoire," and refused 
abc year previously, the increase thus exhibited being 209,877. the insidious proposal.— Electrical World. 
TES At the last meeting of the Tramways Committee, 43 district The Paris Metropolitan Company has received delivery from the 
iiv inspectors, ticket examiners, drivers and conductors were received contractors of six, out of nine, sections of the new line on the 
T by the committee, and were presented with certificates of efficiency exterior boulevards, running between the Place de l'Etoile and the 
КА in first аја” as taught by the St. John’s Ambulance Association. Place dela Nation. The part that has just been completed runs 
pg sc These omployés of the Tramways Committee had taken a course of from the Etoile to the Square d'Anvers. "The stations on the route 
ите lessons in first aid from the local officers of the association, апа are:—Etoile, Ternes, Courcelles, Parc, Monceau, Avenue de 
any, 1 had passed the examination successfully at the end of the course. Villiers, Rue de Rome, Place Clichy, Place Blanche, Place Pigalle, 
am In presenting the certificates, Mr. Higginbottom, M.P., chairman and Square d'Anvers. The stations are now in the hands of the 
[ei Mat © of the Committee, congratulated the employés on passing the painters, and the rolling stock is all ready. It is expected that this 
dm 2 examination. They might expect, despite of care, he said, that new section will be open for traffic in about six weeks. 
Af mt accidents would occasionally happen in connection with tramways . | 
ЖОП undertaking, and it must be a great advantage to the services to Peterborough.— The B. E. T. Co. is to apply for extension 
яо have men employed who were able to render assistance. Не hoped of time until September, 1903, to complete its works here. 
гп the belp would be promptly given во that relief might be rendered f 
yo Du to sufferers. Reading.—The solicitors to the Cooper Patent Anchor 
cg EY The first section of the South Lancashire Tramway system—that Bail Joint Company, Limited, have informed the T.C. tbat unless 
ШЇ? which connects the city of Liverpool with the towns of Prescot and some arrangements satisfactory to their clients are arrived at with 
r xe St. Helens— was opened for passenger traffic on June 24th, and respect to the alleged infringement of certain patents intheconstruc- 
ge - has since been in daily operation. This line, known as the tion of the Corporation tramways, they will take steps for the protec- 
TID 8t. Helens section, extends from Knotty Ash to Prescot, and is a tion of their clients. The Corporation on August 7th decided to 
s, little more than three miles in length. The service seems to have defend any action brought against the Council. 
о at once secured favour. During 44 days the total number of | , 
1249 passengers carried was 176,194, being an average of over 4,000 per Sheffield. — The Tramways Committee offers a prize of 
jest day. The receipts have been phenomenal. The weekly average £5 for the best destination indicator for the electric trams, 
е bas risen as high as 36:62d. per car mile; another week it was : 
EE 23°69d. per car mile. The explanation of these notable returns is Southampton At an estimated cost of £7,475 the 
WU. мій to be the cheapness of the transit and the frequency of the electric trams are to be extended so as to connect Onslow and 
RT service, Portswood Roads. 
"s London.—Some B. of T. officials had a trial trip on Southport.—The T.C. has resolved to ask the B. of T, 
tm Tuesday through Isleworth and Twickenham on the extension of to sanction a £16,500 loan for tramways extensions. 
ua the London United Tramway Company, and the line was opened : 
xus for regular traffic on Wednesday. South Shields.—At a meeting of the T.C. held on 
T Norta METROPOLITAN.—Àt the half-yearly meeting of the North Gth inet. it was decided to apply at the next Parliamentary session 
ae Metropolitan Tramways Company, Mr. George Richardson said that for powers for the purpose of working the trams by electric traction. 
. the Bill for the electrification of the company's lines in Middlesex, Mr J. H. Cawthra, chief electrical engineer to that borough, was 
EC th 2 2 А А „ : ° 3e : ? 
e application for which was authorised at the last meeting, had instructed to furnish the Tramways Committee with a report on the 
oe passed both Houses of Parliament, and by arrangement with the various systems of electric traction adopted at home and abroad, and 
M Middlesex County Council and the Metropolitan Electric Tramways, also to prepare estimates for same. : 
e it was now proposed to apply to the Board of Trade for their con- The borough accountant (Mr. J. Bridge) has submitted а 
1 sent to a sale of these lines to the Metropolitan Electric Tramways, detailed statement in connection with the opposition to the 
ES Й and an agreement to this effect would be submitted for confirmation. South Shields and Sunderland and District Tramways Bill. The 
ae The arrangement was made between the North Metropolitan Com- expenses of the deputation to London re conference with 
m y, the Middlesex County Council and the Metropolitan Electric the B.E.T. Co. amounted to £74 16s. 2d.; expenses of deputa- 
m mways, under which the Metropolitan Electric Tramways were tion, witnesses, &z, re Corporation орревісіоп to the Bill in 
pen to purchase the Middlesex lines of the North Metropolitan Com- the House of Lords, £399 68. 4d.; making a total of £474 2s. 6d. 
E an . Mr. James Devonshire, managing director of the Metro- In addition, the town clerk reported that the costs and charges of 
aj e elected to a seat on the board of the the Parliamentary agents, including counsel's fees, printing, &c., 
" Lytham.—Th md f the tramways to electrical ко 
155 e South-Western Railway and Electric Traction.— 
a Macclesfield.—The advisabil f establishi lectri V . ten the Bille . 
E clesfield.—The advisability of establishing electric | : | 
g^ trams in the town is under the шыде of the T.C. à and Metropolitan District Railway Companies which related to the 
E Manch | h hed S 5 бүтү E n 3 a = 5 
pt auchester.—On Thursday, August 7th, а new cars rban lin ose comp pos n 
er Was opened at Hyde Road in 3 with. the Corporation had passed both Houses of Parliament, the Hon. H.iW. Campbell 
Ф: 7143 (the chairman) said that they were arranging an agreement by which 
5 waya The cost of the new buildings is £60,000, and all the E 
1 machinery will be electrically driven. that equipment should be carried out by themeelves, bat on suc 
A Metropolitan District Railway.—In his speech to this erpend. The agreement also geve them the right Ve use the ig. 
M n t WAY.— 18 8 expend.. The agreement also gave them g 
" tallway hag week, Mr, R W. Perks, МР, said that the company ment for electric working themselves should they at any future 
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time decide to do so. They would watch the working of those 
branches very closely, in order that at the proper time they might 
see how far it would be possible for them to adopt electric traction 
for their own suburban traffic. Needless to say, they had already 
gained much useful experience by the working of the Waterloo 
and City Railway during the past four years. But he might 
say, that until they had secured their eight lines into the 
Waterloo Station, it would be premature for them to attempt to 
adopt electric traction for their suburban traffic. While 
on that point he might mention that as promised to the ghareholders, 
they offered a strenuous ор, озійоп to the proposals of the London 
United Tramways Company for the extension of their tramways 10 
their district. The unfairness of that competition along public 
roads which had been largely maintained out of the rates, paid by 
the company, and in districts which had been brought into being by 
the facilities which they bad afforded, did not seem just, but it was 
difficult in these days to get Parliament to decline to pass any pro- 
posals which were held to give increased facilities to the public, 
whether those proposals were detrimental to other vested interests 
created under the authority of Parliament or not. They would 
watch very carefully the working of that tramway competition, and 


their officers would carefully study the effects of similar competition | 


there and elsewhere, and they might rest assured that the directora 
would do their best to protect the interests of the sbareholders. 
Mr. Newby, a shareholder, said he was afraid that the diminution 
which the chairman had referred to in the third-class passenger 
traffic, was due to the competition which the company now had to 
meet with electric trams, and he was afraid as years went on that 
that competion would become more and more keen. 


Spain.— Plans for а projected electric railway between 


Fermoselle, Lunibrales, and Vitigudino are being prepared. Water, 


power would be utilised in the generation of the necessary electrical 
energy. 


Stroud.—At the monthly meeting of the U. D. C. on ath 
inst., Mr. Holloway, a large clothing manufacturer, said it was 
nothing short of a calamity to the district, that the proposed 
scheme of light railways had been rejected by the Commissioners. 
However, he hoped it would not te long before Stroud possessed a 
complete system of electric tram ways. Other members spoke simi- 
larly, and it was decided to appoint a special committee to report 
upon the best means of introducing electric power, traction and 
light into the district. 


Sydney.—In the Sydney Daily Telegraph recently an 
interesting article appeared on the progress that is being made with 
the electric tramway system extensions there. We gather that for 
some months past the authorities who have in hand the big scheme 
for the complete conversion of the Sydney tram service to elec- 
tricity have been quietly, but steadily, pursuing а course of opera- 
tions which so far has produced very satisfactory results. The 
new power house at Ultimo, with its immense chimneys, may safely 
be termed the largest building of its kind in the Southern Hemi- 
sphere, and in the matter of output of electrical energy it will 
probably remain the most gigantic undertaking in the Common- 
wealth for some years to come. The immense generators which, in 
the near future, will be capable of supplying all the necessary 
electric current for running the cars on the various tramway routes, 
are now being got ready. The new switchboard is practically com- 
pleted, and a staircase is being built to reach it from various parts 
of the power house. There will be six generators in the new power 
house. Ofthese, three are all but in their places, and the work of 
putting the others together and fixing them in position will be 
carried out without delay. The large coal bunkers are nearing 
completion. A good deal of the work of laying the cables, which 
are to carry the high tension alternating current to the sub-stations 
at Newtown, Parliament House, Randwick, Waverley, and North 
Shore, has been accomplished. These cables have to be tested up to 
20,000 volts. The first conversion will be made as far as Bondi. 
The sub-station at Waverley is already completed, and the batteries 
have been installed. ‘The cables from the power house are nearly 
completed as far as the new site, but a considerable amount of work 
has yet to be done before the Waverley car shed will be ready for 
rolling stock. Although the batteries are in place at the Waverley 
power house, it is at present impossible to use them in any way 
either with the direct current or the high tension current. At 
Randwick, however, some use is being made of the direct current 
in the new power house just erected near Allison Road. There has 
for some time been a line of direct current from the older power 
house at Ultimo as far as the sheds. It has been used for the elec- 
tric cars that run to the racecourse. As the batteries are already in 
position at the Randwick power house, the department is now 
able to store current there for use in cases of emergency or heavy 
working. The cables to carry the high tension current, when the 
Ultimo scheme has been completed, have already been carried as 
far as the Randwick building. At the city (Parliament House) and 
Newtown sub-stations, all the electrical machinery and batteries to 
be used in connection with the new system have been fixed, and are 
only awaiting the turning on of the high tension current. So far 


as North Shore is concerned, mcst of th 3 
already in hand. , e work for that station is 


. Vesuvius.—It is stated in the Chronicle that Cooks are 
interested in a project for an electric railway to run direct to Mount 
Vesuvius from the naval arsenal in the city of Naples, thus 
affording increased facilities to the 30,000 to 50,000 tourists who 
visit the crater annually. The faculty of science in the Naples 
University opposes the scheme, and contends that the proximity of 
the line to the University Observatory on Vesuvius would interfere 
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eerious]y with the scientific value of the records on the seismic 


instrumenta, which register the slightest earth tremors, and measure 


their inherent energy with the utmost precision. The faculty 
further urges that a powerful electric train on the mountain even at 
a distance from the observatory could not help affecting injuriously 
other magneto-electrical scientific apparatus already installed or 
about to be instalied there by the Royal University. 


Worcester.— The T.C. has entered into an agreement 


with the B.E.T. Co. to convert the tramways to clectric traction. 


Ge lÓ— 
ee 


TELEGRAPH AND TELEPHONE NOTES. 


Telegraphic Interruptions and Repairs :— 


CABLES, INTERRUPTED, REPAIRED, 

Latakia-Cyprus .. s oe ne s .. June 20, 1699 .. s 
Communication with Carthagens and Darran- 
quilla (Columbia) an nS d .. Dec. 8, 1900 
Trinidad-Demerara No. 1 ws - .. Aug. 27, 1901 


Communication with Bolama $a js .. April 18, 1902 oe 
St. Lucia-St. Vincent .. s E" 8% .. Мау 8, 1902 "T АР 
St. Lucia-Grenada ee ee oe eo ee May 8, 1903 ee oe 
Dominica-Martinique... e.e - eo .. May Я, 1902 du РЕ 


8t. Lucia-Martinique .. “a "s as ee Мау &, 1802 $3 
Guadeloupe: Martinique ià ET - .. May 9, 1902 xi 

Santa Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902 "m vx 
Puerto Plata-Martinique 905 i .. July 10, 12 » 
Anjer-halianda .. ad МЕ ge . Aug. 2, 1902 Aug. 1100, 1902. 
Guantanamo-Mole St. Nicholas | .. zt „„ AUB D I2 .. a 
"Nagasaki-l'usan (between ''sushima& and Fusan) Aug. 5, 1902 56 

LANDLINES :— 


Route гіа Hanekin on Persian territory... .. Feb. 2d, 1900 - 
Communication with Tientsin and Taku via 
Helampo vs iis 9 5 " $ .. July 18, 1900 T 


. American Pacific Cables.—According to a Reuter tele- 
gram from Washington, President Roosevelt has granted the appli- 
cation of the Commercial l'acific Cable Company, which purposes 
to construct a cable from San l'rancisco to China, with landings at 
Hawaii, Guam, and the Philippines. The President has also 
granted the company access to certain charts of soundings and 
protiles of the ocean-bed, belonging to the Navy Department. ‘The 
conditiors on which the application is granted are that the rates 
shall not exceed those fixed by the U nited States Government ; 
that Government cablegrams shall have priority; that the Govern- 
ment shall have the right to purchase the cable at any time at a value 
appraised by disinterested persons, and to assume full control of it 
when the country is at war, or when war is threatened ; that all 
contracts with foreign Governments for the transmission of messages 
ghall become null when the United States is at war; that the United 
States shall have authority to sever the branches connecting the 
main cable during war, or when war is threatened; and that tbe 
line from the Philippines to China shall b» constructed by 
the company independently of all foreign companies and concerne. 


Grantham Telephones.—We hear that the T.C. has 
temporarily suspended further operations for the exploitation of 
the proposed municipal telephone system. 


International Telegraph Code,—Both the Bombay 
and the Bengal Chambers of Commerce have memorialised the 
Government of India against the compulsory adoption of a new 
official telegraph code to be promulgated in accordance with the 
decision of the international conference held at Budapest in 1896. 
They ask tbat tne delegate for India at the international conference 
to be held in London next spring should be given instructions to 


use hia best endeavours to prevent the ratification of the vocabulary 
for compulsory usc.— Tines. 


International Telegraph Conference.—It is stated 
trat Belgium will be represented by the Director-General of 
Telegraphs at the forthcoming international telegraph conference 
in London. 


Oldham Telephones.—The T.C. is to apply for а 


telephone license for the Oldham Exchange area. 


Pleasures of Cable Laying.— It is stated that the 
cable steamer Anglia, while laying recently the Norfolk Island to 
Fiji section of the Australasian cable, encountered a cyclone which 
lasted ten hours. No one could pass along the deck, the speed of 
the ship was reduced, although full power was maintained, aud all 
had to remain at their posts. The cable was not lost, however, but 
the course was preserved and the work done creditably. An 
experience of this kind is a good test of the training of a cable 
ship's staff and crew. Electrical World. | 


The Telegraph Wire Export Trade, — Тһе fluctuating 
character of the export trade of this country in telegraphic wire 
aud apparatus connected therewith is well suown by the returns 
which are now available for July. The shipments during that 
month alone exceed the whole of those during the first half of the 
current year; they reached a value of no less than £397,601, which 
compares with only £46,866 in June last, and £53,140 in July, 1901. 
Last month's activity has entirely altered the position of this 
branch of industry; for while at the end of the half-year the 
returns exhibited & decline of over £800,000, they now show the 
largest totals recorded in recent years. To give the figures, the 
aggregate shipmeuts during the seven months ending with July 
last have amounted to £1,781,786, which contraste with £1,772,500 
in the corresponding period of last year, and £1,665,016 in the first 
seven months of 1900. 
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ELECTRICO LIGHTING AND POWER IN 
SAN FRANCISCO. 


Тнк city of San Francisco is exceedingly prosperous, and is 
rapidly growing, having many extensive industrial centres 
scattered over a | 

wide area. Electric 
lighting and power 
has been freely used 
there for many 
years past, but with 
the ever-increasing 
business, the 
necessity for having 
some electrical 
system of such а 
form, and  suffi- 
ciently extensive as 
to give the best 
possible results, be- 
came very  pro- 
nounced, . and 
resulted in the for- 
mation 'of the In- 
dependent Electric 
Light and Power 
Company. This 


nection with the same are of the most modern, yet 
well-proved and well-tried types. Such being the case, 
a description of the system will be both interesting 
and valuable. In general the system adopted consiste of 


two-phase current generation, three-phase transmission, 
two-phase alternate 


current distri- 
bution, and also 
direct current dis- 
tribution. 

The main gene- 
rating plant con- 
sists of steam- 
driven alternators, 
four of 1,500 Kw. 
capacity, and one 
of 500 KW. capacity. 
Steam for these 
generators is drawn 
from a battery of 
12 Babcock and 
Wilcox boilers of 
the largest size in 
general use as made 
in this well-known 
type. They are put 
down in separate 
pairs, each being 


company com- | WESTINGHOUSE Two-PHASE STEAM ALTERNATOR, 
divided from the 


menced to supply | 

the city with electricity lest year, and the way in which 
it has arranged the details of its generating and distributing 
system, no less than the large size of the whole equipment 
put down, is most convincing evidence that it realises the 
fact that San Francisco cannot continue in its prosperity 
without the aid of electrical power, and plenty of it. The 
system put. down is one best suited for the conditions 
existing in the neighbourhood; long distances have to be 
traversed by the current, and heavy loads centred at widely 


CONDENSING AND PuMPING PLANT. 


distant points have to be undertaken with economy, and 
With perfect safety and reliability. Consequently, a high- 
pressure, polyphase, alternate-current transmission has been 
adopted, aud the machinery and details instelled in con- 


others by а substantial wall, so that апу boiler 
may be in operation or standing without interfering 
with any other. In each furnace are 252 tubes of lap- 
welded wrought-iron, each 18 ft. long and 4 in. in diameter. 
The boilers were all tested and made tight under a hydro- 
static pressure of 300 Ibs, per sq. in. They work in con- 
junction with sets of Green's economisers, which are fixed 


. at the rear of the boilers, and on either side of the steel 


chimney. The flues are thus short and straight, and are 


STEAM-DRIVEN EXCITERS. 


arranged with by-passes and the requisite dampers, so that 
any economiser may be thrown either into or out of use 
as desired. On each side of the smoke stack at ita base is 


installed a circular fan, 10 ft. in diameter, direct-driven 
E 
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by a horizontal steam engine for providing forced draught denser outfit consists of a surface condenser and a vertical E 
when necessary. The normal working pressure of the steam triplex air pump. One of the latter is shown in one of our me 
system is 165 lbs. per sq. in. views, direct coupled to a Westinghouse two-phase alternate м. 7 

current motor. The boiler feed pumps аге | жет 
three in number, of the Snow duplex type, *. 
the feed water being driven from these . 
through two large feed water heaters of the iN 
Goubert type, into which the exhaust steam caza 


from all the auxiliary pumping plant of the aie 
works is passed, and in which it is : 
practically condensed. | 
The steam engines driving the main 
generators areof the cross-compound vertical eu 
type; four of them are rated at 2,400 l. H. P. : 
each, the fifth one being smaller, and háving г 
a capacity of 760 I. H. . The larger engines y? 
have cylinders 28 in. and 58 in. in diameter, ae 
high and low pressure respectively, and an j 
even stroke of 48 in. Their normal speed om 
is 116 revolutions per minute. The smaller TM 
engine, which is exactly similar in form. to б 
the larger ones, has cylinders 17 in. and : 
36 in. in diameter, a 30-in. stroke, and runs * * 
at 160 revolutions per minute. The high- | CUR 
pressure cylinders of these engines are steam- zu 
jacketted both in the barrels and covers. ЕЕ 
The coils of the reheating receivers аге in — 
series with the steam jackets, the object being 
to secure a quick circulation of steam through 
the system, since the difference in temperature | 
between the high-pressure cylinder aud the LIT 
receiver is conaiderable. ee 
Particular care has been taken with the Le 
design of these engines to render them I 
expressly suitable for the driving of alter- T 
nators in parallel. The governors are all 
under the control of small electric motors; 
which are arranged so that the speed of any eon. 
engine running may be varied at will over E 
a considerable range by the switchboard -- Es 
attendant of the station. Vul 
The governors are well damped to prevent = 
GENERAL VIEW OF ENGiNk Коом. | . momentary changes of speed due to sudden A 
| н fluctuations in the electric load. They are A: 
The main steam pipe is 16 in. in diameter, fitted with very sensitive over a wide range, and adapt themselves 


steel flanges. The boilers are connected to this main by well to steady changes of load or steam pressure. Careful 
long - radius branches of 


extra heavy pipe 12 in. in = | дее 
diameter. The usual — <= 

geparators, isolating valves, 
&c., are fitted. Oil fuel 
is used under the boilers, 
the oil being burnt in 
steam jet burners of a 
very simple form. All 
the main steam engines 
work condensing, and 


nm 


each exhamsts into an inde- | mU И: kde H iii | 
pendent condenser of the te we | i / " 1 
‘Wheeler type. I IPI o 


Circulating water for 
the surface condensers is 
drawn from the Bay of 
San Francisco, the pump- 
ing plant being installed in 
a separate power house 
about 500 yards from the 
main works. Here four 
centrifugal pumps, each 
direct driven by a 30-H.P. 
Westinghouse type “C” 
induction motor, draw the 
sea water from the Bay, 
and force it to the boiler 
house through a 30-in. 
main. The pumps have t УАР. oM 
no load imposed upon them ‚ 


for the return of the - E EORR AE " 
i : AIN SWITCHBOARD IN POWE А Я 
water, which is allowed ^В OWER BTATION | 


to siphon back through a 30-in.'discharge pipe. Each con- teste have shown that the engines work perfeetly in 


jV 
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parallel. A sudden cutting-off of the full load of one of the continuous yoke to the magnetic circuit. Each pole-piece 
large sets causes only a momentary rise of 4:5 per cent. in bears a coil of the field winding. The coils are of copper, 
speed. The gradual change of load from maximum to zero strap-wound edgeways on formers, which are held in place by 


resulted in a rise in lugs screwed to the 
cast field ring. 


speed of 0'46 per | — T | 
cent. i. GP oF a k | ^ These formers slide 
A good genera! bcd LA , 1 -4 easily into position 

> X PF » on the pole-pieces ; 


view of a portion of 
the engine - room 
plant is shown in 
two of our illus- 
trations. It will be 
seen that the elec- 
trical generator is 
carried alongside 
the fly-wheel on the 
centre of the main 
shaft between the 
high and low- 
pressure sides. The 
fly-wheels are built 
up in sections ; 
these are shrunk 
and bolted together, 
and the wheel 
turned true after 
being fixed to the 
shaft. The alter- 
nators are of the 
standard Westing- 


the coils are thus 
readily fixed or 
detached, and are 
well ventilated. The 
field ring is verti- 
cally divided, the 
halves being set 
on guide plates and 
fitted with gears by 
which they can be 
easily drawn apart 
and all parts of the 
machine exposed 
for inspection or 
repairs. The large 
sets each yield 
1,500 Kw. in the 
form of two-phase 
current, at a pres- 
sure of 500 volts 
per phase. The 
guaranteed full-load 
efficiency of these 
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N dit. 


house rotating " UE Е 

armature type, the SWITCHBOARD IN SUB STATION. generators is 95 per 

armature being built | cent., whilst after 
24 hours' run at 


up on a cast-iron 
spider, which is pressed on to the shaft alongside full load their temperature rise will not exceed 40° C., and 


the fly-wheel by hydraulic pressure. The armature core is at 50 per cent. overload for one hour the rise in temperature 
built up of soft-steel plates in segments assembled together will not exceed 60? C. The smaller generator of 500 Kw. 
and dove-tailed into the outer rim of the cast-iron supporting is similar to those described. 

wheel. The periphery of the core is slotted to receive the The exciting plant, of which we give a view, consists 
armature conductors, which are of flat copper bars, insulated of two direct-driven units, each of 100-K w. capacity, yielding 
before being placed in the slots. Particular care has been current at a pressure of 125 volts. The engines driving 
taken in the construction of these machines to ensure these machines are of the vertical tandem compound type, 
efficient ventilation; the core plates are spaced, and the cast- fitted with piston valves, and having cylinders 11 in. and 
iron rim cored out to give continuous channels through 19 in. in diameter respectively, the stroke being 15 in., 
which a constant stream of cool air is forced whilst the and the normal speed 200 revolutions per minute. The 


machine is running. There are 62 poles in the field. They 
мМ ВИЕ 
| — WI кө Т 
Ш далаа. 
П I le * | 


Rotary CONVEBTEBS IN SUB-STATION. 


Back oF Main BwITCHBOARD. 


nid carried on the inside of a cast-iron ring surrounding the generators ure of the standard! Westinghouse multipolar 
ae and consist of soft-steel stampings assembled direct- current type, direct coupled to the driving engines. 
ether, and cast into the body of the ring which forms а A general view of (һе, main switchboard. at the power 
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station is given on p. 268. The whole board is built up of 
white marble panels supported on an iron framework and 
fitted with the usual switches, instruments, &c., in accord- 
ance with the well-known standard Westinghouse practice. 
Provision is made for either parallel or independent 
running of the generating sets and transformers, The 
switchboards are very complete and modern in their equip- 
ment. The circuit-breskers are fitted with time-limit 
devices, and a particularly complete set of instruments, 
including wattmeters, voltmeters, and ammeters of all forms, 
is provided, and gives an exact showing as to the conditions 
existing in any part, of the circuit. 

The step-up transformers originally installed are of 
750 Kw. capacity each. They are of the Westinghouse 
water-cooled type, a fresh supply of water being maintained 
in constant circulation through them by means of a Quimby 
pump direct connected to a Westinghouse alternate current 
motor. The fresh water is cooled by means of salt water 
drawn from the condenser system of the steam plant. 
Recently the transformer capacity has been increased very 
largely, and Westinghouse transformers of the oil-insulated 
self-cooling type have been adopted. The step-up trans- 


L [IAE y 
— — 
N ; [I [J 
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in one of our views, which. also shows the starting motors. 
and the high-pressure circuit-breakers overhead. 

The underground mains are of , paper-insulated, lead- 
covered cables, laid in terra-cotta conduits. The main. 
11,000-volt feeders from the power station at Portrero to the 
chief sub-station at Eighth Street, and thence to the three 
others, are underground. The alternate current low pressure 
distribution is two-phase, at pressures of 115, 236, 440, or 
2,300 volts, whilst the direct current is distributed at 110, 
220, or 440 volta. AEN 

The whole of the electrical machinery put down, with the 
exception of a few minor details, is of Westinghouse manu- 
facture. The scheme has been a great success right from. 
the beginning, and considerable extensions have been always 
in hand. As telling how exceptionally great has been the 
demand for current in this prosperous city, it is interesting. 
to note that the electric railway, already mentioned as a con- 
sumer, has had to go back again, for a time, to its once 
discarded steam-electric plant, the Independent Electric. 
Light and Power Company working their plant right up. 
to the highest limit, and being unable to produce more. . 

The external load is made up practically of all every-day 


as 
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formers raise the 500-volt two-phase current as received 
from the generators to three-phase current at 11,000 volta 
pressure, in which form it is transmitted to sub-stations in 
the city. 

The high-pressure circuit-breakers of the sub-stations 
are installed in a novel manner. They are of the single-pole 
long-break fused type, of 150 amperes capacity each, 
supported on an iron pipe framework from the ceilings. 
An idea of this arrangement will be gathered from the 
illustration. 

4, At the Eighth Street sub-station there are three sets of 
400-Kw. transformers reducing the three-phase current of 
11,000 volts pressure to two-phase current at a pressure of 
2,000 volts. In addition to this alternate current supply 
there 18 also a three-wire direct current distribution system 
which receives its supply from rotary converters. At the 
Eighth Street sub-station the rotary converter supply is 
utilised chiefly for traction purposes, and this is also true of 
the Sunnyside Station of the San Francisco and San Mateo 
Electric Railway system. 

The rotary converters are of the standard Westinghouse 
type, each of 250 Kw. capacity, and fitted with a type С” 
motor for starting purposes. "These rotaries have done ex- 
cellent service in connection with the supply, particularly 
those nsed in connection with the electric railway already 
mentioned, which were constantly subjected to overloads 
even up to pointe between 100 and 200 per cent. A good 
view of a pair of the rotary converters as installed is shown 


applications of electricity workshop and factory driving, 
private and public lighting and tramways. The most 
striking features evidenced by such real prosperity are, that 
polyphase current for the generation and distribution of 
power forms the most adaptable and reliable system, and 
that this is in no small measure due to the state of perfection 
which the modern rotary converter has reached. 


THE WOLVERHAMPTON EXHIBITION. 


ALREADY, in our issue of May 2nd, 1902, we have given a 
general account of the character and scope of the Art and 
Industrial Exhibition which is being held at Wolverhampton. 
We now propose to deal in detail with some of the more 
prominent exhibits in the engineering section, which, 
though not of great extent, is of considerable interest and 
variety. We must mention, in the first place, that the 
general manager and engineer to the Exhibition is Mr. J. H. 
Cundall, who, in addition to a large experience in engineering 
in general, has had special experience in work of this 
description. Mr. Cundall’s assistants in the engineers’ 
department are Mr. P. C. Cannon, assistant engineer ; Mr. 
A. C. Freeman, assistant electrical engineer ; and Messrs. J. 
Barnett, E. Howell, and W. Peebles. Mr. Freeman has had 
charge of the whole of the arrangements for the generation 
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and distribution of electricity for light and power 
throughout the Exhibition, as well as the installation of gas 
lighting, and having occupied the position of chief assistant 
electrical engineer for the Glasgow Exhibition last year, in 
which his efforts were entirely successful, he has been able to 
achieve a similar success at Wolverhampton. The decorative 
electric illumination of the exterior of the buildings, for 
which he was responsible, has been carried out in án excep- 
tionally thorough and artistic manner, and at moderate 
cost. 
The electric generating plant has been for the most part 
concentrated in an enclosure near the centre of the 
Machinery Hall, and provides both for lighting and for the 
supply of power to the whole of the machinery in motion. 
The electric power is controlled by a large Ferranti switch- 
board, from which it is distributed on the three-wire system, 
exactly after the style of an installation for the supply of a 
small town. The main cables were supplied by the British Insu- 
lated Wire Company, Limited, and are of the triple concen- 
tric paper-insulated lead-covered type, laid in wood conduits. 
The cables for indoor arc lighting circuits and glow lamp 
branch circuits were supplied by Messrs. Isidor Frankenburg, 
and are insulated with vulcanised rubber. The main buildings 
and the grounds are lighted with Brockie-Pell arc lamps, 
worked 10 in series on the 500-volt outers of the distri- 
buting system at 10 amperes. Exhibitors’ stands are fitted 
up on the distribution board system, with three-ampere cir- 
cuits for lighting.; metors up to 5 H.P. are run off the 
250-volt circuits, beyond that power off the outers. The 
wiring for the arc lamps in the grounds was done with 
bare aluminium overhead. wire, lent by the British 
Aluminium Company." ` Е 

The main switchboard, of which we give an illustration, 
is one of the most striking exhibits, and presents a very 
handsome appearance. It is of Messrs. Ferranti’s standard 
cellular type, and consists of eight generator panels, eight 
feeder panels, and the necessary provision for the neutral 
wire and the balancers. Each panel is complete in itself, 
with all necessary switches, cut-outs, regulators and 
measuring instruments, A generator panel contains an 
edge-wise ammeter, two qnick-break switches, one of which 
is operated by an automatic device fixed in a recess under the 
switch, and a fuse. The automatic device opens the switch 
in case of reversal of current. The ammeter and fuse slide 
into place, making contact with spring jaws, and a duplicate 
set of contacts provides for the substitution of one fuse for 
another without interrupting the circuit. Edgewise volt- 
meters are mounted on the top of the board for paralleling 
and for reading the. bus-bar pressure. The regulating 
resistances, of the Ferranti open type, are placed under the 
switchboard platform, and are operated by means of hand- 
wheels in front of the corresponding panels. Field switches 


are also provided on the regulating table. 
The main bus-bars run from end to end of the board, 


traversing all the dynamo and fecder panels; they are 


encased in ebonite in alternate compartments, so that 
only one bar is exposed in any one compartment. 

Each of the feeder panels contains two ammeters, two 

single-pole switches, and two sets of fases. Two feeder volt- 
meters are mounted on the top of the board, and coupled up 
das voltmeter switches on the front of the regulating 
table, 
The switches for the balancer and the earth and mid-wire 
ammeters are placed at the centre of the board, the starting 
switch for the balancer being placed under the regulating 
table in front of the board. | 

The overall dimensions of the board are 23 ft. 8 in. x 
13 ft, high ; it is entirely on tbe front of the "wall, into 


which it is cemented, and all parts are accessible from the 


front. The paralleling device is very similar to the well- 
known Ferranti synchronising device for alternate current 
work ; and the switches themselves arc exceptionally strong, 
with large cross-section of metal and contact surface. The 
fuses are of the oil-break type employcd by the firm for high 
pressure А.С, work, suitably strengthened. 

In front of the board, on a lower level, may be seen a 
row of double-pole switches for the arc lighting circuits. 
i = Messrs, Ferranti's other exhibits we shall make mention 

r, 

_ (To be continued.) 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Accrington.—August 19th. Nine arc lamps and pillars 
for street lighting. See Official Notices” August 8th. 


Amsterdam.—September 8th. Underground high pres- 
sure and low pressure cable system (three-phase, direct and 
telephone). See Official Notices” July 4th. 


Austria,.— August 25th. The Austrian State Railways 
Administration, Pilsen, require supplies of arc and incandescent 


lamps and cables for lighting purposes. Offers should be received 


before August 25th. 


Bexley.—September 4th, ^ Permanent way, bonding, 
overhead equipment, car bodies, trucks and equipment. See 
* Official Notices " to-day. 


Bristol. — September 10th. Electric wiring, bells, 
telephones; also boilers, economisers, piping, &c, for the 
Guardians’ Infirmary. See “ Official Notíces " August 8th. 


Christiania.—September 13th. Sealed tenders marked 
* Telegrafog-Telefonmateriel" will be received at the Board of 
Managers’ Office, Christiania, up to 3 p.m. on the 13th prox, for the 
supply to the Norwegian State Railways of the undermentioned 
goods :—22,000 kilogs. of telegraph wire, No. 8, galvanised iron 
wire, 41 to 4'3 millimetres diameter; 5,400 kilogs. of telegraph 
wire, No. 11, galvanised iron wire, 3'1 to 3:3 millimetres diameter; 
3,600 kilogs. of copper wire, 2:4 to 2:6 millimetres diameter ; 5,900 
porcelain insulators ; 5,900 insulator holders. Tenders may include 
part or all of the goods required. Further particulars can be 
obtained on application to the office of the Inspector of Telegraphs, 


Stoners Gade, Christiania. 


Doncaster.—August 28th, Ejector condensing plant, «с. 
See Official Notices to-day. | 


Dresden. — October Ist. A competition for a safety 
apparatus in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 
of the town of Dresden (Saxony). Three prizes of 5,000, 3,000 and 
2,000 marks will be awarded. 


Edinburgh.—August 26th. Cast-iron pillar boxes for 
street section fuses. See “Offcial Notices" to-day. · 


France.—August 20th. Tenders are being invited until 
the 20th inst. by the French Post and Telegraph authorities in 
Paris for the supply of 300 tons of copper-wire in six lots. Tenders 
are to be sent to Le Sous-Secretariat d'Etat des Dostes et des 
Telegraphes, Rue de Grenelle 103, Paris, whence particulars may 


be obtained. 


Harrogate.—August 18th. Electric wiring at the 
Kursaal for the Corporation. See “ Official Notices” August 8th. 


Huddersfield, — August 18th. ^ Motor-driven tower 


waggon for overhead equipment work. See “Official Notices” 
to-day. 


llford.—August 19th. Combined watering and sweeping 
car with equipment. See “ Official Notices” July 25th. 


Italy,—August 26th. The Municipality of Maddaloni 
(Caserte), Italy, will on this date consider applications for the 
concession of the electric lighting of the town for a term of 40 


yeara. 


Kala Lumpur (Selangor State).—August 21st. Two 
600-H.P. turbines, two 400-K w. three-phase generators, switchboard, 
motor-generators, poles, wire, &c., for transmission line, arc and 
glow lamps, &c., for the Crown Agents for the Colonies. See 


Official Notices " July 11th. 


King William's Town (Cape Colony).— September 1st. 
Bealed tenders for electric lighting plant, &c., as per specifications, 
will be received at the office of the King Electric Lighting and 
Cold Storage Company, Limited, King William's Town, Cape 
Colony, until noon on Monday, September Ist, 1902. 


. Launceston (Tasmanra).—September 15th. The Cor- 
poration wants tenders for polyphase generating, transmitting, 
transforming and distributing apparatus, reconstructing existing 
plant, enclosed arc lamps, &c. See ' Official Notices " May 23rd. 


Leicester.—September 3rd. Tram rails, points, crossings, 
conduite, cables, overhead cquipment, bonding, boilers, engines, 
generators, and other power station plant; alsoelectric cars for the 
Corporation. See “ Official Notices " July 18tb. 


Malvern.—August 23rd. Lancashire boilers, engines, 
alternators, cables, transformers, switchboard, (c., for the Council's 
electricity supply scheme. Bee “Official Notices " Joly 11th. 
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N.E. Railway.—October 7th. The directors are in- 
viting tenders for the complete electrification of about 37 miles 
of standard gauge (double track mostly) line in the neigh- 
bourhood of Newcastle. The contract is divided into two 
sections—(1) electrical equipment of coaches and permanent way ; 
(2) high-tension cables and sub-station equipment. For further 
particulars see our “Official Notices July 25th. 


Newport.—August 20th. Electric generating plant and 
wiring, &c., for the new lunatic asylum at Caerleon. See “ Official 
Notices” July 26th. 


Northfleet.—The U.D.C. is desirous of entering into a 
contract with some company for the working of its electric 
lighting order. See “ Official Notices " July 25th. 


Pemberton. — August 20th. Complete electrical in- 
stallation (boilers, engines, dynamos, &c.), cables, raile, &c., and over- 
head equipment. See Official Notices August Ist. 


Poplar.—August 25th. Arc lamp carbons for Elec- 
tricity Committee. See Official Notices to-day. 


Roumania.— September 3rd. The municipal adminis- 
tration of Calarasi-Stirbey (Roumania) is prepared to receive 
tenders for the concession of establishing and working the electric 
‘lighting service of the town. 


Rugby.— August 20th. One 150-kw. and one 60-Kw. 
high speed steam three-pbare alternators; switchboard, mains, 
lamps, and meters for the U.D.C. See Official Notices August lst. 


Spain.—August 18th. The municipal authorities of 
Daroca (province of Zaragoza) are inviting tenders until the 18th 
inst., for the concession for the electric lighting of the town during a 
period of five years. Tenders are to be sent to El Secretario del 
Ayuntamiento de Daroca (Zaragoza), whence particulars may be 
obtained. 


Stretford.—August 30th. The U.D.C. invites tenders 
for the building of an electricity generating station, adjoining 
Lonford Bridge, Stretford. 


.  Swansea,—September Ist. Telephore conduits, cables, 
wires, batteries, instruments, switchboards, &c, for municipal 
telephone equipment. See Official Notices” to-day. 


Tien-Tsin.—November 30th. The Times says that the 
Board of Trade have received through the Foreign Office from his 
Majesty's commercial attaché at Shanghai a copy of an advertise- 
ment issued by the Municipal Secretary at Tien-Tsin calling for 
proposals for the lighting of the British concessions by electricity 
which reads as follows :—'' British Municipality and British Munici- 
pal Extension, Tien-Tsin.—Notice.—The British municipal councils, 
in accordance with the terms of the resolution passed at the general 
meeting of landowners, fuers, &c., held on May 2nd, 1902, are now 
prepared to receive propoeals for the lighting of the concessions by 
electricity, such proposals to be submitted not later than November 
30th of this year.—A. W. Harvey Pellingham, A. M. I C.E., 
Secretary and Engineer.” It is understood that no details or 
specification will be furnished. 


Valparaiso.—September 1st. Construction and equip- 
ment of electric tramways. Further particulars from the Chilian 
Consulate. 


CLOSED. 


Belgium.—La Société Nationale des Chemins de Fer 


Vicinaux, of Brussels, has just opened the tenders for the supply 
and erection of the overhead conductors for the electric local 
railways between Grâce Berleur and Hallogne, and between St. 
Walbarge and Vottem in the Liége district. Six tenders—three 
Belgian and three German—were altogether received, the lowest 
being that of the Compagnie Internationale d'Electricité, of Liège. 


Bolton.—The Municipal Technical School at Bolton 
has just placed an order with Messrs Witting Bros., Electrical 
Engineers and Contractors, Limited, for the preliminary equipment 
of its new dynamo room. The order comprises single and poly- 
phase alternators, single and polyphase metors, direct current 
motors, transformers, a rotary converter, and a complete awitch- 
board. Messrs. Witting Bros. have also recently received an order 
from the Brompton and Kensington Electricity Supply Company, 
Limited, for two motor-generators, each consisting of a Heyland 
motor driving a continuous current generator, for accumulator 


charging. 


Bradford.—Cole, Marchent & Morley are to supply two 
grease separators for Valley Road generating station, for £560; the 
tender of the B.T.H. Co. for the supply of lamps required for free 
distribution during the half-year ending December 31st, for £306, 
and that of Mr. G. A. Steinthal, of Bradford, for the work 
required in connection with the lighting of the new fire brigade 
station at £260 have been accepted. 
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Bradford.—Miller & Co., of Edinbro’, have received an 


order for an improved car wheel grinder for the Thornbury car 
depot at a cost of £270. 


Dreconshire.— The contract for lighting the Joint 
Welsh Counties Asylum, which is being built in Mid-Breconshire at 
an outlay of nearly £120,000, has been entrusted to Mr. Watkin 
Williams, of Pontypridd, in conjunction with Messrs. Graham 
Brothers, of Middlesborough. 


Bury.—The T.C. has accepted the tender of Messrs. 
Walmsley & Co., Ltd., Bury, for condensing plant, and that of 
Me*srs, G. & J. Weir, Ltd., Glasgow, for feed pump. 


Eccles, — The Т.С. has accepted the tender of the 
Gilbert Arc Lamp Company, for the supply of eight arc lamps for 
the tramway standards at £112 16s, 


Gravesend.—The T.C. has placed with Messrs. Ferranti, 


Limited, an order for 50 meters of assorted sizes. 


Hampstead.—The B.C. has accepted the tender of 
Messrs. Thos. Parker, Limited, for the supply of a dynamo at a cost 
of £760. 


Kinfauns Castle, N.B.—The following tenders have 
been received for the supplying and erecting of an electric lighting 
plant at Kinfauns Castle, N.B., to the specification of the consulting 
engineer, Mr. Morgan Williams, M.Inst.C.E. :— 


Ernest Scott & Mountain ee ie гь we £2,860 10 0 
Middleton & Townsend, Edinburgh — .. . { 0% 2.190 0 6 

(a) 2,090 16 0 
Macaulay, Clarke & Maclaren, Glasgow .. oe | 10 2020 15 $ 

(а) 2,036 15 0 
Lowdon Bros. & co oe T ee өө { 115 306 19 5 
Mavor & Coulson.. ee T | (Accepted) 0 1900 А 5 


It is interesting to note how remarkably close the prices are for 
this contract as compared with the ordinary run of such tenders. 
The total difference between the highest and lowest is only about 
£400. 


Middlewich.—The Electrolytic Alkali Company have 
given a duplicate order for two sets of double commutator machines, 
each wound for 2,500 amps. 250 H.P., to Messrs. Bruce Peebles and 
Co., who have also received a contract from the Brighton Corpora- 
tion for a reversible booster at £992. 


Menmouth.—The T.C. has accepted the tender of 
Messrs. Davey, Paxman & Co., for the supply of a boiler for the 
generating station at £398. 


Newcastle-on-Tyne.—The T.C. has accepted the tender 
of Mesars. W. A. Potts & Co., of Manchester, for the supply of rails 
for the electric tramways extension to Walker. 


Newport (Mon.).—The Electricity Committee recom- 
mended the following tenders for acceptance at Tuesday's meet- 
ing:— : 

Construction of tramways: Messrs. A. Krauss & Son, Bristol, £38,785. 

Rails, 1,250 tons, fishplates, 40 tons: Messrs. P. & W. McLellan, Limited, 
Glasgow, £7,817. . 

Tin bars, washers, nuts, bolts and springs: Messrs. Askham, Bros. & Wilson, 
Limited, £887. 

Lay outs of manganese steel: Messrs. Hadfields Steel Foundry Company, 
Limited, £350. 

Track work in the car shed yard: Messrs. Hadflelds, £485. —— 

Messrs. The Cooper Patent Anchor Rail Joint Company, Limited, Leeds 
2,250 anchor tole plates, £1,321 178. 6d. 
$19 boosters for new power station: Chloride Storage Syndicate, Limited, 

1, е 

Extensions to switchboard for generating station: Britannia Company, 
Limited, £844 8s. 04. 


The Corporation has also accepted the tender of the E. P. S. 
Company for a 1,000 ampere-hour storage battery at £1,697, and 
that of Messrs. Mather & Platt for a balancing machine at +96. 


Salford.—The T.C. has accepted the following tenders :— 
Walter Scott & Co., Limited, for 1,450 tons of tramrails at 
£6 17е. 6d. per ton, fish and sole plates at £8 7s. 6d. per ton; 
Cowans, Limited, fixing complete Andrews’s patent duplicate 
mains system at £76, free from royalty; Messrs. G. Hill & Co., 
eia for electric wiring at the new offices in Blackfriars 

treet, £93. 


Southampton.—Babcock & Wilcox are to supply а 
new boiler at the electricity works at £850. 


Stockton-on-Tees.— The tender of Messrs, Worth, 
Mackenzie & Co., of Stockton-on-Tees, for the supply of a con- 
densing and cooling plant at the Corporation Electric Light Works, 
for £2,096, has been accepted. The lowest tender was £175 below, 
but it was thought that it would be cheaper in the long run to give 
the order to a local firm. : 


Warrington.—The В. T. Н, Co. is to supply 11 cars to 
the T.C. for £5,966. 
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NOTES. 


Electricity and Optics.—M. d'Arsonval, of the French 
Academy of Science, bas brought before the attention of that 
Institute the experiments of Dr. Billinkin, of Epernay, and the 
numerous observations of the latter regarding the treatment of 
certain affections of the eyes by electric current at high pressure. 
The results, in cases of ophtalmia, were particularly surprising. 


„Living London,"—Part No. 21 of George R. Sims’ 
most attractive and interesting publication (Cassell & Co, Limited, 
7d. net), has an article by Desmond Young on "Lighting London." 
The accompanying pictures include interior views at the stations of 


the London Electric Supply Corporation and the South Metro- 


politan Gas Company. 


Crystal Palace School of Practical Engineering.— 
On Friday, August 8th, the certificates awarded were distributed by 
Dr. T. Kirk Rose, F.C.S., Assistant Assayer to the Royal Mint, in the 
unavoidable absence of Sir William Chandler Roberts-Austen. 


Electricity and Art,—According to the Birmingham 
Weekly Post, Prof. Frankland has reported to the Museum and 
School of Art Committee that the incandescent gas installation in 
the Art Gallery is to be preferred to the arc lampe, which are much 
less effective in promoting ventilation, and that although these (arc) 
lamps do not give rise to sulphur compounds, they do generate 
ozone and oxides of nitrogen, which are calculated to act 
prejudicially on the pictures. This is the first time that we have 


seen the beat and sulphurous fumes of gas preferred to the coolness 
and purity of electricity. Surely the Professor has been misled. 
No doubt small quantities of.ozone are given off by the arc, but the 
amount evolved cannot “hold a candle,” во to speak, to the steady 
and voluminous output of hot foul gases from the gas burner. 


To Those Whom it may Concern.—To fully appre- 
ciate the present status of the electrical industry in Germany and 
methods of German finance, we commend to the notice of our 
readers a careful perusal of the article, "The German Electrical 
Industry,” on p. 284 of this issue. It is a thousand pities that men 
like Mr. J. W. Sivan and Prof. Fleming do not wholly devote their real 
abilities to science, and leave financial matters, with which they 
can have no special acquaintance, to others better able to speak 
with authority.. The English engineers, too, who have so per- 
sistently and for so Jong insisted upon the claims of polyphase 
working, will be encouraged in their further efforts by the results 
obtained in San Francisco, full particulars of which we give on 


p. 267. . 


Specifications for Steel,—Some time ago we referred 
at considerable length to the suggested standard specifications for 
steel, as proposed by the American Section of the International 
Association for Testing Materials. Some of these have now been 
brought prominently before the American Bociety of Mechanical 
Engineers. Though the specifications were adopted in June, 1901, 
as standards, no attempt has been made to put them into force. 
We see no reason why they should not become general, and should 
like to see them considered by the Committee on Standards. The 
mischievous allowance of 0:10 of phosphorus hitherto common in 


American practice bas been modified to lower and safer rid a in 
he 


most cases, though still allowed in low carbon soft steel. 
abstract before us does not include rails, Many American rails 
have come over bere in| unfair competition with English rails. If 
consulting engineers will purchase American rails containing 0:10 
of phosphorus, it is not Jess than dishonest to call for English rails 
with a less amount. English railways have been singularly free 
from broken rails, very largely because of the excellence of the 
steel. For grooved tramway rails carried on a continuous 
concrete foundation and avoiding all bending stress we do 
not claim that phosphorus need be eliminated to so low 
a degree as with rails that are only supported at intervals. 
The tramway rail is rather to be purchased for its top table 
wearing quality than for strength as a girder, but there ought 
to be allowed the same latitude to the home manufacturer 
as is allowed to the foreigner. The curious persistence with which 
preference is given to foreign goods manufactured to less stringent 
specifications must infallibly give rise to doubts as to the relations 
subsisting between the engineers and tbe foreign manufacturers 
favoured by them. Ordinary castings are tied down to a maximum 
of 0°40 of carbon and 0°08 of phosphorus. Tested castings are to 
be limited to 0°05 of phosphorus, and the same of sulphur. Three 
classes of castings are scheduled, viz, “ hard,” “medium,” and 
“soft,” with varying compositions as follows :— 


M 8 


H. Ў А 
Tensile strength per aq. іп. ... 85,000 Ibs. 70,000 lbs. 60,000 Ibe. 
. 38,250 31,500 27,000 


Yield point j 
Elongation in 2 in. per cent. ... 15 18 22 
Contraction of area ... гы 20 25 30 


Specimens 1 in. x 4 in. bent round a 1-in. circle through 120° for 
soft and 90° for medium castings must not fracture on outside of 
bent portion, and there must be no porosity on parts whose strength 
would thereby be impaired. We have lately seen several very 
doubtfol clausés in speciücations, and it is high time the subject 
жаз brought to standard, or the old note-books of some engineers 
burned. Why do not the steel manufacturers themselves do some- 
thing to settle the question and suggest standard specifications ? 


ЕА 


The Formation Temperature of Calcium Carbide.— 
Rothmund has recently published some interesting experimenta on 
the preparation of calcium carbide which deal principally with the 
temperature of formation of tbat substance. As most ordinary 
types of electric furnace tend to yield irregular temperatures, and 
are not very amenable to control the work was carried out in a 
special apparatus constructed on the lines of the Deville furnace. 
It consisted of a plain carbon tube, made by drilling out an arc 
electrode, the raw materials being placed in boats of smaller, 
similarly prepared tube about 6 or 8 cm. long. The temperatures 
were estimated by measuring the radiation, using some approximate 
figures given by Lummer and Pringsheim, according to which 
1 sq. mm. of dark rays emits 0:0042 Hefner units at 1,176° C., 0:022 
at 1,324? C, and 0:064 at 1,434° C. The result of the first series of 
tests is shown in the annexed table, the duration of the experiment 
being quoted as from the time at which the furnace had attained 
the desired beat and the materials were introduced :— 


Time of Mean Hefner units 

expt. amperage. per 1 sq. mm. Result. 
15 min. 143 0:61 Carbide. 
15 „ 130 0:16 No carbide. 
15 „ 135 0°35 Carbide. 
40 ,, 118 0:24 No carbide. 


The last test was continued for an extra length of time in order to 
see whether a low temperature simply rendered the formation of 
carbide slower; but it provesthat there is a critical temperature— 
probably at about 0'3 Hefner units per sq. mm., or 1,620" C.—below 
which calcium carbide is not produced. Owing to the construction 
of the furnace employed, carbon was always in excess during these 
experiments, and metallic calcium could not have been liberated ; 
the reaction must therefore always bave followed the equation 
CaO + 3C = CaC, + CO. Accordingly the temperature of forma- 
tion of calcium carbide is the temperature at which the 
dissociation pressure is equal to the partial pressure of the carbon 
monoxide when the latter is in equilibrium witb the air and the 
carbon. Since no noteworthy dissociation of carbon monoxide 
itself occurs even at these high temperatures, this partial pressure is 
¿th of an atmosphere. Thus the formation of carbide should be a 
reversible operation, and the substance should be reconverted into 
lime and carbon by the action of carbon monoxide below the 
critical temperature. Experiment has shown this to be true: when 
moderate sized lumps of commercial carbide were tested at just 
below the critical point, the surface changed completely in appear- 
ance, and was covered with carbon dust. In water the lumps still 
evolved acetylene; but it was easy to see that the gas came from 
the interior. When the lumps were powdered, and were heated for 
2) minutes with a current of 175 amperes to a temperature 
corresponding with 0:34 Hefner units—i.e, with one above the 
critical point—carbide was found in the residue, having either 
remained undecomposed or been reproduced; but when the test 
was repeated for only 15 minutes with 135 amperes at a tem- 
perature of 0:19 unit, or less than the critical point, there was no 
carbide left, only & loose porous mass of lime and carbon. It 
follows from what has been said that it should bs possible to win 
carbide at a temperature below the above critical point, if the 
partial pressure of the carbon monoxide were sufficiently reduced 
by the employment of a current of some indifferent gas. To test 


this point, the previous experiments were repeated in a brisk 


current of hydrogen, the results being as follows :— 


Time of Mean Hefner units 
exprt. amperage. per 1 ь4. шш, Resolt. 
25 min. 236 0:27 Carbide. 
30 „ 242 0˙21 Carbide. 
268 0°12 No carbide. 


35 „ 
The yield in the first case was copious, but the temperature reached 
0°03 unit above what has already been assumed the critical point. 
In the second test the hydrogen has produced a distinct, though not 
large, lowering of the critical temperature. Probably the porosity 
of the carbon tube to gases is so great at the temperatures employed 
that it is impossible to reduce the partial pressure of the carbon 


monoxide below a certain point. 


Reactions in the Manufacture of Calcium Carbide. 
According to Mons. G. Gin, of Paris, free oxygen is often to be 
met with in the gaseous products of the electric furnace when 
calcium carbide is being manufactured, wbiie vapours of metallic 
calcium are equally to be discovered. It is also knowa that more 
lime must be pùt into the charge of raw materials than corresponds 
chemically with the equation CaO + 3C = Са C: + CO. These 
facts the autbor explains by stating that there arè several different 
zones in the furnace where different temperatures occur, and where 
different chemical reactions accordingly take place. Berthelot has 
already shown that carbon monoxide is completely decomposed at 
extremely high temperatures, being dissociated into its elementa 
likethe hydrocarbons; and similarly there must be a place in the 
electric furnace wbere it is too hot for carbon monoxide to be pro- 
duced. Atthis spot the reaction between lime and carbon, accord- 
ing to Gin, is CaO + 2C = Ca C, + O. This accounts for the 
liberation of oxygen, which may be detected at the sides of the 
upper electrode. Where the temperature is slightly lower, but still 
above that at which carbon monoxide can exist, the reaction may 
be expressed as CaO + C, , 4 = Ca C, + Cn O; the latter body 
being apparently a suboxide, Ca O. Ia other places a sesquioxide, 
C4 Os, 1s formed ; and finally, these new oxides of carbon react with 
fresh quantities of lime to yield calcium carbide and carbon 
monoxide according to various formule, which combined all 
together equal the usual equation given above. The calcium 
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vapours are produced by the interaction of calcium carbide and 
quicklime in a manner represented by the formula Ca C; + CaO = 
2 Ca + С О, if the action takes place in the portion of the furnace 
where the temperature is at its highest, or by Ca C; + 2 Ca О = 
З Ca 2 CO elsewhere. This last decomposition explains why an 
excess of calcium oxide is required in the manufacture of calcium 
carbide over that corresponding with the theoretical amount. 


The British Uralite Company, Limited.—On the 
invitation of the directors of this company a number of Press repre- 
sentatives visited the company’s works at Higham, Kent, on 


Appointments Vacant.—Fitters with electrical know- 
ledge, and efficient wiremen are wanted for H.M. Dockyard at 
Chatham ; an assistant is required at Ilkeston at £110 per annum; 
an assistant engineer for Taunton electricity works at £100. An 
engineer is wanted to assist in preparing a large lighting, power, 
and traction scheme for the Colonies. 


A 5,000-volt Arc.—The accompanying photograph, 
which was taken at the Croydon electricity works, shows a high 
pressure arc, which was “rigged up" on the occasion of a visit to 
the works. The arc was formed at the bottom of two copper rods 


Wednesday last, to investigate the wonderful properties of uralite, 
an absolutely trustworthy fire-resisting material, to the appli- i 
cations of which substance there appears to be practically no limit. 
Want of space compels us to defer publication of particulars till 
next week, but we may say here tbat our readers will find much 
to interest them in what we shall have to say. 


Coronation Illuminations.—The Glasgow. Tramways 
Department illuminated Renfield Street with over 500 celluloid 
balloons of various colours lit up with electric lamps and fixed to 
the overhead guard wires. The same department also ran for three 
nights over the whole system three illuminated cars, suitably 
decorated. The lighting department had their power station 
at Port Dundas illuminated, and used a searchlight on “he 
roof of the tower at the works. They also had the municipal 
buildings illuminated with Flame arc lamps spread over the west 
front of the buildings. All the electrical effects were much appre- 
ciated. 


Portable Lighting Machinery for Portsmouth Dock- 
yard.—To meet the need of an electric light plant which can be 
readily transported from place to place on military or naval service, 
the portable generating sete shown in the accompanying illustration 
has been designed and manufactured by Messrs. W. Н. Allen, Son & Co., 
Ltd., of Bedford. As will be seen, the plant consists of one of this firm's 
high speed enclosed compound forced lubrication engines, directly 
coupled to a six-pole dynamo of the same firm's manufacture, and 
mounted on a transporting carriage. The combination is capable 
of giving an output of 105 volts 600 amperes when running at a 
speed of 400 revolutions per minute, steam being supplied at. a 
pressure of 110 lbe. on the square inch at the engine stop- valve. 
The particular plant shown is one of several which have been con- 
structed by Messrs. Allen for the temporary ligbting of any part of 
H.M. Dockyards; it is intended to be drawn by horses, the carriage 
being rigidly built, and mounted on four wheels with broad treads 
and substantial axles, the whole being sufficiently stable to enable 
the plant to be transported over rough ground without injury to 
any part. The buse-plate of the engine and dynamo is arranged so 
that it can be lifted off the carriage and bolted down on a 
fixed foundation if required. The carriage is covered with a roofing 
of galvanised corrugated iron, with waterproof curtains hanging 
from rails on the sides and ends. Boxes fitted with waterproof 
lids, with padlocks and keys, are provided for stowing tools, spare 
parts, and stores. The weight of the complete plant is 8 tons 
Мын labra e fey, "M mu ouod ftat md M and rose gradually to the top, where it assumed various fantastic 


А brati shapes, and finally broke. As the photographic plate was exposed 
dyramcs which were already there created too much vibration, ard ; during the whole time, the successive positions of the arc are 


merged into one another. The area thus covered by it was 4 ft. high 
by 2 ft. wide. 


Newcastle Tramways.—In the article on the above tram · 
way system, concluded in our issue of August 1st, omission was made to 
mention the fact that practically the whole of the rolling stock was 
equipped with motos and controllers by the British Thomson- 
Houston Company, Limited. The motors were of their well-known 
GE 58 type, and numbered 140. 


Personal.—Mr. Wm. Clark, the chief engineer of the 
Glasgow Tramways, has just received the appointment as general 
manager of the Lisbon Tramways at a salary of £1,500 per annum. 
He has been in the Corporation service since 1885. Mr. Clark 
Jooked more after the mechanical work of the tramways, Mr. Field 
being the chief electrical engineer. 

Mr. W. C. S. Phillips has been appointed assistant lecturer and 
demonstrator for electrical engineering at the Borough Technical 
Institute at Derby. 

Mr. H. Bohle, of Birmingham, has been appointed lecturer in 
electrical engineering to the Bradford Municipal Technical College. 

Mr. Arthur E. Hadley has resigned his seat on the board of the 
Ferranti Company, avd has taken the position of manager to the 
Allgemeine Electric Company, London. 


Taff Vale Railway and Electricity.—At Tuesday's 
meeting of this railway company it was stated that the directors are 


NM closely watching what other railways are doing in regard to 
electric traction. 
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PORTABLE STEAM DYNAMO. 
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ав the plant we illustrate ів a silent working engine, it was decided 
to fit this type on the yacht. The work was undertaken and com- 
pleted in less than к days, which is а record for the large amount 
of work necessary. e triala took plece on Sunday, July 13th, Тнк staff of the Wind Ti . 

and it was gratifying to find that with the engine working at full went for their аса) 5 oa Sine 5 5 
load ind delivering 00 KW., not a sound could be beard in the launch to Marlow ә Ё p оу 

Royal apartments. Stringent tests were made by the dockyard The 11 ctrici 

and other authorities to ascertain the vibration, and bowls of wa'er Herta, Fs : te кеу 5 е duds to Hoddesdon, 
ii pars d om parts of the ship, but not a trace of vibration Mr. A. PicKEBSGILL, АМАЛ AE Беш has been appointcd 
could be detected. electrical enginecr at Cleckheaton at a ealary of £200 per annum. 


THE CENTRAL STATION ENGINEER. 
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At the monthly meeting of Wigan County Borough Council 
last week, a recommendation of the Electric Light and Tramways 
Committee, that Mr. АМЕ» SLEVIN be appointed electrical engineer 
of the borough, was confirmed. 

Mr. J. R. P. Luny, borough electrical engineer at Darlington, is 
not prepared to accept the condition imposed on his salary being 
increased by £50 a year that he should stay with the Corporation 
for three years, and on August 7th the T.C referred the matter 
back to the Electric Lightiny and Tramways Committee for furthor 
consideration. 

Mr. P. P. WHEELWRIGHT, mains superintendent of the Blackburn 
Corporation Electricity Works, has been appointed chief assistant 
electrical engineer at a salary of £175 a year. 


NEW COMPANIES REGISTERED. 


South Yorkshire Promoters, Limited (74,476) —This com- 
pany was registered on July 26th, with a capital of £99 in £t shares, to carry on 
the business of an electric light and powersupply company, and the business of 
electricians, electrical, metallurgical and general engineers, &., in the West 
Riding of Yorkshire or elsewhere. "Tbe first subscribers (each with one share) 
are:—A. Etchells, Cedar Grove, Heaton Moor, near Stockport, engineer ; 
W. Bayliss, The Grove, Currier Lane, Ashton-under-Lyne, engineer; 
H. Eckersall, 9, Crescent koad, Birkdale, manager: J. B. Hyde, 33, Stamford 
Street, Old Trafford, Manchester, engineer; С. К. Hamilton. 8, Windsor 
Terrace, Old Trafford, Manchester. manaeer; P. A. Ramage, 10, Gardner Road, 
Prestwicb, engineer: and R. V. Milner, Torwood, Westmorland Road, South- 
port, cashier. No initial public issue. The number of directors is not to be leas 
than two nor more than five; the subscribers are to appcint the first. 


Registered office, 78, King Street, Manchester. 


South American Light and Power Co., Ltd. (74, 446).— This 
company was registered on July 21th, with a capital of £100,000 in £1 shares to 
carry on in the Argentine Republic or elsewhere in America or any other rart of 
the world the business of electrical, gas and general engineers, suppliers of elec- 
tricity, gas, and electric or gas light, heat and power, contractors for, msnu- 
facturers of, and dealers in plant, machinery, appliances and things used in 
connection with the surply and use of electricity, gas, heat and power for 
lighting, traction, the trantmission of sound or power or of electric signals, the 
application of electricity to metal work or otherwise, and to adopt an agree- 
ment with C. R. Thursby. The first subscribers (each with one snare) аге :— 
C. R. Thursby, 60, Curzon Street, W., civil engineer: C. M. Wilkins, 30, Coleman 
Street, E C.. solicitor: J. Young, 28. Chapter Road, Willesden Green, N.W., 
cecretary; E. T. А. Phillips, Hurstwood, Bromlev, Kent, gentleman; R. D. 
Hoyle, 12, Linden Mansions, Hieheate, N., solicitor: E. Meltborpe, 97, High 
Street, Mortlake, accountant: and W. W. Hargrove, 99, Cannon Street. E.C., 
Kolicitor. No initial public issue. The number of directors is not to be less 
than two nor more than seven; the first are C. R. Thursby, C. M. Wilkins and 
J. Young; qualification, £300; remuneraticn, £50 each per annum. Regis- 


tered office, 87, Lombard Street, Е.С. 


Sonthern Counties Monorail Syndicate, Limited (74,430). — 
This company was registered on July 23rd, with a capital of £50,025 in 600 
ordinary spares of £100 each and 500 deferred shares of Ie. each, to construct, 
equip, work, maintain, improve and operate апу railways on the " monorail” 
or other system, to acquire any railways or tramways which seem capable of 
being worked in connection with any railway in which the company is in- 
terested, and to carry on the business of rai wav, telephone and telegraph pro- 
prietors, manufacturers of ro!ling stock, carriers by land or water, warehouse- 
men, forwarding agents, insurance agents, owners of land, house and other 
property. electricians, electrical, metallurgical, mechanical and general engi- 
neers, suppliers of energy for light, heat, power or otherwise, &c. The first 
subscribers (each with one ordinary share) are:—P. A. Sechiari, Palmerston 
Honse, E.C., gentleman: A. Grove, J.P., Berydown Court, Overton, Hants. ; 
G. E. Raine, 46, Stratford Road, Kensington, W., barrister; W. J. Fraser, 33, 
Brunswick Square. Brighton, solicitor; N. В. W. Brady. 7, St. Helen's Place, 
E.C.. solicitor: A. 8. Chetwood, Sun Street, Waltham Abbey. Essex, solicitor; 
and S, A. Henley, 12?, Brownhill Road, Catford, S.E., secretary. No initial 
public issue. The number of directors is not to be less than tbree nor more 
than nine; the first are P. A. Sechiari, A. Grove, J.P., G. E. Raine, W. Л, Fraser, 
лпа N. P. W. Brady, with power to add to their number. Registered office, 7, 


St. Helen's Place, E C. \ 


East India Tramways Company, Limited (74,457). —ТЬіз 
company was registered on July 25th, with a capital of £80,000 in £1 shares, to 


construct and work tramways, railways, and property in India, including the 


tramways undertakin, concessions, lands, buildings and property of the East 
India Tramways Company, Limited (in liquidation), to equip, maintain, and 
work by electric, steam, horse or other power any of tbe company's tramways 
or railways, and to carry on the general business of tramway, railway, omnibus 
and van proprietors. carriers of passengers and goods, manufacturers of, and 
Cealers in, locomotives, rolling stock, accumulators, dynamos and accessories, 
suppliers of electricity for light, hegt, or power, or for telephonic, industrial, or 
other purroses, &c. T'he first subscribers (each with one share) are:—J. Abbott, 
Mirasol, Easthourne: H. D. Kimber, 79, Lombard Street, F.C., solicitor; 
T. Boatman, 79, Lombard Street, E.C., solicitor; G. Gale, 7. Highgate Road, 
N. W, accountant; E. P. Williams, 31, Elgin Crescent, Notting Hill, W., 
rolicitor; W. W. Lovett, 50, Woodville Road, Thornton Heath, clerk; and 
A. H. Gray, 93, Shepherdess Walk, N., clerk. No initial public issue. The 
number of directors is not to Fe less than three nor more than five; the sub- 
scribers are to appoint the first; qualification, £100; remuneration, £300 per 


annum, divisible. 


Burmah Tramways Construction Company, Limited (74,555). 
This company was registered on July 26th, with a capita) of £50,000 in £10 
shares, to construct, equip and work (as owners. lessees or contractors) railway, 
tramways, light railways, roads, undertakings for the generation, supply or 
distribution of electric or other power, either for purposes of locomotion, for the 
working of plant or machinery or for telegraphic or telephonic purposesor other- 
wise, and any other works and conveniences which may be calculated to turn to 
profitable account any right or assets of the company. and to adopt an agree- 
ment with Woolston Beeton Brodrick and West and others. The first sub- 
seribers (each with one share) аге: Е. Mott, 118, Brixton Hill, S. W., secretary: 
C. Bassett, 118, Godolphin Road, Shepherd's Busb, W., clerk: T. W. Calvert, 
“4, Gloucester Road, Soutb Tottenham. clerk; I. A.J. Smith. 79, Glengarry Road, 
K E. clerk; G. J. Smith, 2, Grosvenor Terrace, Station Road, Sidcup, clerk; 
W. Nicholls, 31, Melgund Road. Highbury, N., clerk; and A. E. Noakes, 
*, Fowler Road, Forest Gate, clerk. No initial public issue. The number 
of directora is not to be less than two nor more than five: the subscribers 
are to uppoint the first; remuneration as fixed by the company. 


New Gutta-Pereha Company, Ltd. (74,517).—This company 
was registered on July 80tb, with a capital of £200,000 in £1 shares, to adopt an 
agreetnent with H. Woolner, R. S. Jones, and 8. Bibby. to manufacture, buy, 
sell, refine, prepare, mix, grow, import, export, and deal in india-rubber, gutta- 
percha, balata, and other gums, substances and materials connected therewith, 
or any tubstitates therefor, and to carry on any business incidental or auxiliary 
to the above objecta. The first subscribers (each with one share), are :—R. 8. 
Jones, 4, Copthall Chambers, E. C., stockbroker; 8. Bol Dashwood House, 
E.C., accountant; А. E. Debin, Mynehurst, Stanmore Road, Richmond, Surrey, 
gentleman; Н. L. Clayden, 89, Upper Baker Street, N.W., gentleman; H. P. 
Gibbons, Ma"wood, Crutehfield Road, Walton-on-Thames, gentleman; A, 


Cooper, 59s, Croom's Hill, Greenwich, gentleman; and J. R. Jarvis, 2, Normand 
Mansions, Normand Road, West Kensington, gentleman. No initial public 
issue. The number of directora is not to be less than three nor moro than 
seven; tbe subscribers are to appoint the first; qualification, £1,000; remu- 
neration, £800 per annum for the Chairman. and £200 each for the others. 


Registered office, Dashwood House, New Broad Btreet, E.C. 


Newton-Pearce Motor Car Company, Limited (74,545) — 
This company was registered on August lat. with a сїрїї] of £10,000 in £l 
shares, to adopt two rereements (1) with G. E. Heyl-Dia, C. H. Stocks and H. 
Pearce, and (2) with G. E. Heyl-Dis, to acquire a license to use я certain patent 

rocess for variable throttle. out-off or expansion cam gear, and to carry on the 

usiness of motor car and vehicle manufacturers in all its branches. The fir.t 
subscribers are:—C. H. Stocks, 213, Deansgate, Manchester, 2,000 shares; H. 
Pearce, Hulme Hal! Road, Manchester, 2,000 shares; T. A. Daw, 151, Church 
Btreet, Pendleton, 1 sbare; H. De A. Humphrey, Hu!me Hall Road, Manchester, 
engineer, 1 share; G. E. Heyl-Dia, 236, Great Clewes Street, Manchester, elec. 
trical engineer, 2,000 shares; A. W. Medley, Huyton, near Liverpool, depart. 
ment manager, l share; and A. F. Stevenson, 22, Arpley Street, Warrington, 
electrical engineer, 1 share. No init al public issue. The number of directors 
is not to be less than two nor more {һап five: the first are G. E. Heyl-Dia (chair- 
man), C. H. Stocks and H. Pearce; qualification, £500. Registered office, 55, 


Market Street, Manchester. 


Peterborough Electric Traction Company, Limited (74,562). 
—This company was registered on August 6th, with & capital of £60,000 in 
£5 shares, to carry on the business of carriers of passengers and goods, electrical 
and general engineers, contractors, electricians, manufacturers of and dealers in 
railway, tramway, electric, magnetic, galvanic and other apparatus, generators, 
accumulators, transmitters, users and suppliers of light, hcat, sound and power 
by electricity, galvanism, magnetism, compressed air, gas, steam, oil, or other- 
wire, railway, tramway, and shipway owners, promoters, financiers, &c. The 
first subscribers (each with one share) are:—Lord Vaux of Harrowden, Har- 
rowden Hall, Wellingborough; E. Garcke, Donington House, Norfolk Street, 
W.C., managing director; W. J. Greer, 58, South Eaton Place. S. W., director: 
T. E. A. Baker, 19, Oxford Terrace, W., solicitor; B. Kingsford, 77, Qneen's 
Road, Wimbledon, secretary: F. C. Oocking, 69, Friern Road, East Dulwicb, 
registrar; and C. Н. Godward, 138, Park Road, Crouch End, N., secretary. No 
initial public issue. The number of directors is not to be less than three nor 
more than seven; the tubscribers are to appoint the first; remuneration, £50 
each per annum and a share in the distributed profits divisible. Registered 


office, Donington House, Norfolk Street, W.C. 


Electrical Automatic Loom Syndicate, Limited (74,540).— 
This company was registered on August Ist, with a capital of £60,200 in 60,000 
preference shares of £1 each and 4,000 deterred shares of 1s. each, to acquire 
and turnto account any patents, iaventions, concessions and the like relating 
to the automatic changing of shuttlesorto the automatic indication of breakage 
in weft or warp, or to other devices for the better working of looms, or otherwise, 
to adopt an agreement between the Electrical Machinery Developments Com- 
pany, Limited, of the first part, E. Zappert of the second j art, L. Rendell and 
A. C. Bird of the third part, and A. C. Wallace (for the company) of the fonrth 
part; and to carry on the business of weavers, manufacturers of and dealers in 
Jooms and other machinery, financiers, &c. ‘The first subscribers are:—E. J. 
Haggar, 18, Ferron Road. Clapton. N. E., accountant, with one preference share: 
А. C. Wallace, 26, The Mansions, Richmond Road, Earl's Court, W , accountant, 
with one preference share; T. H. Jones, 18, Ainsworth Road, Croydon, clerk, 
with one preference share; C. S. Keeble, 27, Soames Street, Denmark Park. 
S.E., engineer's assistant, with one preference share; W. E. Hopper, 118, 
Akerman Read, Brixton, S.E. secretary, with one preference share; W. G. 
Thomas, 120, Palewell Park, Fast Sheen, Surrey, accountant, with 100 deferred 
shares; and The Electrical Machinery Development Company, Limited, 151, 
Cannon Street, E.C. (per E. J. Haggar. director), with 3,000 deferred shares. 
No initial public issue. The number o(directors is not to be less than three nor 
more than five; the subscribers are to appoint the first, subject to E. Zapperta 
right to nominate one: qualification, £509, remuueration, £150 each per annum; 


registered c fice, 151, Cannon Street, B.C. 


North British Electrical Company, Limited (74,532).— Tbis 
company was registered on July 81st, with a capital of £10,000 in £1 shares, to 
adopt an agreement with the Electrical Maintenance and Accessoríes Syndicate, 
Limited, and (Gilchrist & Co, and to carry on the business of electrical and 
mechanical engineers, manufacturers of and dealers in electrica], magnetic, 
telegraphic, telephonic, and other appliances, &c. The first subscribers (each 
with one share) are:— C. Cowley, Springtield, High Street, Choriton-on-Medlock, 
secretary; W. J. Cowlev, 251. Upper Brook Street, Chorlton-on-Medlock, 
traveller; S. Smith, 90, Roby Street, Moss Side, Manchester, clerk; W. H. 
Gatley, 41, Acomb Street, Cborlton-on-Medlock, manager; Н. T. Holliman, 81, 
Langworthy Road, South Salford, secretary; T. H. Rutter, 26, Quay Street, 
Manchester, theatre assistant manager: and F. W. Hatton, 84, Cornbrook 
Street, Old Tratford, Manchester, designer. No initial public issue. The 
number of directors is not to be less than three nor more than five; the sub- 
scribers аге to appoint tbe Яге; qualification, £50 ; remuneration as fixed by 
the company. Registered office, 265—7, Deansgate, Manchester, 


Wireless Control Syndicate, Limited (74,534).— Tbis com- 
pany was registered on Angu-t "th, with & capital of £20,000 in £1 shares, to 
adopt an agreement wth Г. Steele and to carry on the business of electricians, 
mecbanical engineers. suppliers of electricity for light, heat, motive power and 
otherwise, manufacturers of and dealers in electrical appliances and apparatus 
used in the electric control of mechanical operations at a distance without wires 
ot other tangible connections, &c. The first subscribers (each with one share) 
are: —H. G. Rastall, Salisbury House, E C., solicitor; S. G. Ball, 6, Princess 
Road, Regent's Park, N.W., clerk: J. Steele, 22, Billiter Street. E.C., ship- 
broker; E. Mason, 6, Gracechurch Street, E.C., clerk: E. R. Welsh, 22, Hilliter 
Street, E.C, clerk; A. J. Greenop, Bush Lane House, Cannon Street, E.C., 
tolicitor; and E. H. Neville. 15, Geneva Road. Brixton, S. W. clerk. Minimum 
cash subscription 45,000. The number of directors is not to be Jess than three 
nor more than five ; the subscribers are to appoint the first; qualification, £100; 


remuneration as fixed by the company. 


Peter Pilkington, Limited (74585) —'This company was re- 
gistered on August bth, with а capital of £30,000 in £10 shares, to acquire the 
business row carried оп by W. R. Pilkington, trading as P. Pilkington, at 
Dowry Works, Accrington, Lancs., to adopt an sgreement between W. R. 
Pilkington of trc first part, J. Pilkiogton ot the second part. and G. W. Grim- 
shaw of the third part. and to carry on the business of manufacturers of power 
hammers, steam hammers, forges and forging machinery and plant, mine and 
mining machinery, mechanica? and electrical engineers, metal founders, &c. 
The first subscribers (each with one share) are:—W. R. Pilkington, 128, St. 
John's Terrace, Accrington, engineer; J. Pilkington, 22, Burnley Road, Ac- 
crington, engineer: G. W. Grimahaw, Glengarry, Lytham, xentleman ; Н. 
Writcombe, 11, Lord Street West, Southport, bolt manufacturer: A. A. Gatty, 
Bannister Hall, near Preston, dyer; M. Diggle, 14, Park Road, Lytham, engi- 
neer; and L. L. Sprake, 10, Burnley Road, Accrington, solicitor, No initial 
public issue. The directors аге W. R. Pilkington, J. Pilkington and G. W. 
Grimshaw; qualification of first directors not specified; of subsequent directors, 
41.00: remuneration as fixed by the company. 


OFFICIAL RETURNS OP ELECTRICAL 
COMPANIES. 


Evered & Co., Limited (20,158).—This company's annual 
return was filed on June 10tb, when the entire capital of £200,000 in 20,00% 
shares of £10 esoh had been taken up. £10 has been called up on 8,504, and £7 
on 6,880 shares, resulting in the receipt of £79,700. —291,044 is considered as paid, 
being £10 per share on 6,744, and £7 per share on 8,973, -Mortgages and obarges, 


50,000, 


— 


— 
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Electric and General Investment Company, Limited 
(81,500).—'This company's annual return wes filed on July Ideh, when tbe 
entire capital of £200,000 in 20,000 ordinary, 100 founders and 19,900 preference 
shares of £5 each had been taken up. £1 has been called up on 20,( 00 ordinary, 
and £5 on 100 founders and 19,900 preference shares, resulting in the receipt of 
£120,000. No mortgages or charges. 


West African Telegraph Company, Limited (21,626).—This 
company's annual return was filed on July 22nd, when 28,109 shares were taken 
up out of a nominal capital of £400,000 in 40,900 shares of £10 each. £10 has 
been called up on each share, resulting in the receipt of £281,000. Mortgages 
and charges, £139,300. 


United River Plate Telephone Company, Limited (23,654). 
This company’s annual return was filed on July 28th, when 5°,f00 ordinary 
and 40,000 preference shares were taken up out of & nominal capital of £500,000 
in 60,000 ordinary and 40,000 preference shares of £5 each; £5 has been called 
up on 42,000 ordinary and 40,000 preference shares, resulting in the receipt of 
£410,000. £80,000 considered as paid on 16,000 ordinary shares. Mortgages and 
charges, £179,947. 


W. T. Henley's Telegraph Company, Limited (13.795).— 
This company's annual return was filed on July llth, when 85,060 preference 
and 85,000 ordinary shares were takén up out of a nominal capital of £400,000 
in 40,000 preference and 40,000 ordinary shares of £5 each: £5 has been called 
up on 85,000 preference and 29,000 ordinary shares, resulting in the receipt of 
£320,0C0. £30,000 considered as paid on 6,000 ordinary shares. Mortgages and 
charges, 248,050, being £50,000, less £1,960 transferred to trustees. 


Calcutta Tramways Company, Limited (14,764.)—This com- 
pany's annual return was filed on June 18th, when 84,440 shares were taken up 
out of a nominal capital of £350,009 in 85,C00 shares of £10 each; 5,850 shares 
are issued subject to payment wholly in cash; 4159, 900 has been received, and 
£185,100 is considered as paid on 29,090shares. Mortgages and charges, £350,000. 
A resolution sub-dividing each £10 share into two shares of £5 each, was passed 
on May 26th, and confirmed on June 28rd. Capital increased to £525,000 in 
J a 1902; 81,860 £5 shares allotted subsequently to date to which returns were 
made up. 


REVIEWS. 


Pipes and Tubes. By P. К. BoónniNG. London: 
Whittaker & Co. 1902. Price 3s. 6d. 


For those who have to deal with pipes, there is a 
wonderful amount of information in this book. Beginning 
with general rules relating to the flow of water, air, and 
steam in pipes, the author proceeds to discuss, with an 
abundance of illustrations, the various types of jointe in 
use for wood, cast-iron, wrought-iron, and other kinds of 
pipe. Lead and earthenware pipes are also dealt witb, as 
well as a variety of ball-and-socket and swivel joints. Next, 
the question of corrosion in water pipes is taken up, followed 
by a chapter on testing pipes. 

The actual process of laying and jointing pipes in place 
is briefly explained, with the apparatus required, and the 
book concludes with a large number of tables for use in 
pipework. 

The treatment of steam piping is very meagre ; the bulk 
of the work is devoted to water pipes, which are dealt with 
in great detail. 


Elementary Electricity and Magnetism. By D. C. JACKSON 


and J. P. Jackson. New York: Macmillan & Co., Ltd. 


1902. Price 7s. 6d. 


This is a handsomely bound, well illustrated text-book, 
designed for students and readers with a taste for science. 
The order of the book is intended to be from simple to 
complex, *an overthrow of the traditional academic order,” 
and ‘the substitution therefor of a rational presentation of 
applied science.” | 

We fird that, as from the earliest days, the volume com- 
mences with frictional electricity, **vitreous or positive,“ 


and * resinous or negetive," and deals with electric potential, 


glass plate machines, &., before reaching primary batteries: 
then come chapters on electrolysis and magnetism. But that 
this is no/ the best sequence was fully demonstrated years ago 
by Prof. Ayrton, and recognised by Dr. John Hopkinson, 
Prof. Thompson, and others at a later date. Although Prof. 
Thompson’s ever-popular classic “ Elementary Lessons” 
(upon which the book under consideration would seem to 
have been modelled), begins in a somewhat similar order, 
that is merely because it is a classic; for many ycars bis 
lecture courses have ccmmenced with consideration of electric 
currents—surely tbe most rational and practical order. 
Because ** frictional” electricity was first observed, is that 
any reason why it ehould always be first considered? We 
know tbat the vertebrate embryo, in its early development, 
passes through stages, the evolution of which has occupied 
countless ages, but there is not the slightest necessity to 
conduct the budding electrician through a similar course. 
However, the authors have confined this introduction to 80 
pages—and one can always skip. 


Arriving at that grand foundation upon which all eleo- 
trical engineering is based—Ohm’s law—we find it stated not 


as Ohm enunciated it, but in the form c = Seeing 


that the essence of the law is conveyed by this expression, 


it is only a quibble, and savours somewhat of that 
embryonic evolution to which we have objected, to insist, as 
some do, upon the original form E -- С = а constant. The 
operation of the law is illustrated by hydraulic analogues, 
but these take the form of pipe systems, which will convey 
but a feeble impression to the average student—too much 
imagination is called for. 

From this point the book becomes thoroughly practical; 
electro-magnetism, upon which hinges the whole industry, 
and the phenomena of electro-magnetic induction, are dealt 
with in & clear and concise manner, and are followed by 
measuring apparatus and methods. It is somewhat unfortu- 
nate that the reflecting galvanometer is not duly credited to 
Lord Kelvin, though the moving-coil galvanometer, which 
he used long before d’Arsonval, is attributed to the latter. 
Weakly yielding to common but improper usage, the authors 
permit the title of recording wattmeter to be applied to 
instruments Which cannot record watts. Next come dynamos 
and motors, alternators, &c., more than half the book 
being devoted to this subject, and to the practical 
applications of electricity, which are admirably dealt 
with. Apparently every important branch of electrical 
industry is touched upon, including wireless telegraphy and 
X rays. Naturally, the sections on electric lighting and 
traction, and the apparatus used therein, are especially fully 
treated. Р 

The book is unusually well illustrated, most of the figures 
being specially prepared and many of them representing up- 
to-date appliances, power plant, &c. Amongst the diagrams 
we recognise some re-drawn from figures in well-known 
books by Profs. Thompsen and Jamieson, the use of which 
might have been acknowledged. 

In conclusion, we have formed a high opinion of the use- 
fulness of the book, and can readily recommend it to 
beginners in electrical engineering. 


CITY NOTES. 


Hong Kong Electric Company. 


Tue report of the manager, Mr. W. H. Wickham, dated June 18th, 
states that the lamps and fans connected to the company's incan- 
descent lighting service on June 1st were equivalent to about 16,300 


lamps of 8 c.. The number of arc lamps now in operation is 85. 


The number of lifts operated by the power servic@has been increased 
to nine. During the year the three original incandescent lighting 
sets, laid down in 1890, have been discarded, and a steam alternator 
of much larger capacity has been erected in the space thus rendered 
available. A duplicate steam alternator for working the day load 
has also been recently received, and is now in process of erection. 

The directors’ report for the year ending April 30th, 1902, shows 
that the balance at credit of profit and loes account is $65,737.96. 
After deducting directors' feos ($3,000), there remains the sum of 
$62,737.96 available for appropriation. It was proposed to pay a 
dividend of 8 per cent, which absorbed $36,000.00, to write off 
plant account for depreciation, $25,462.57, and to carry forward to 
next account $1,275.39. 


Baker Street and Waterloo Railway. 


Тнв ordinary half-yearly meeting of the proprietors of this com- 
pany was held on Thursday of last week at Hamilton House, 
Victoria Embankment, W.C., Mr. Theodore Julius Hare presiding. 
In proposing the adoption of the report, the CHAIBMAN said 
during the half-year the sum of £66,011 had been spent on capital 
account, and of this £42,590 was spent in the last three montbs of 
the half-year. It would be remembered that tbe transfer óf the con- 
struction contractstothe Metropolitan District Electric Traction Com- 
pany only took place on March 7th, and some little time had to elapse 


before the works, which had been suspended, could be re-started; - 


therefore, practically only three months’ work was comprised ia the 
half-year. During the current half-year the rate of expenditure 
would be considerably higher. The estimate up to December 31st 
next, including Jand, would be £175,000. The works were being 
pushed on as rapidly as ble, and satisfactory progress was being 
made, Between Baker Street and Waterloo there was in the double 
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line about six miles of single tunnel; of this only a trifle over 14 
miles remained to be constructed, so that it might be said that 75 
per cent, of the tunnelling between these points was finished. At 
the stations tbe lift shafts had been completed at Waterloo, 
Piccadilly Circus, and Baker Street, and were abont to be com- 
menced at Oxford Circus. Staircase shafts at Waterloo and Oxford 
Circus bad been sunk. The booking hall at Waterloo had 
been covered in and was ready for the external fittings. 
All the land for the station sites from Baker Street 
to the дерд in St. George's Circus bad been arranged for, and the 
company was in possession except at Trafalgar Square, and there 

ввеғвіоп would shortly be obtained and the work started. The 

etropolitan District Electric Traction Company had given notice, 
under the powers of their agreement with that company, that they 
would supply the company with electric power at a price to be 
agreed проп, or, failing agreement, to be settled by arbitration. 
The construction contracts and agreements relating thereto had 
now been transferred by the Metropolitan District Electric Trac- 
tion Company, whose capital was £1,000,000, to the Underground 
Electric Railways Company, of London, with a subscribed capital 
of £5,000,000 sterling. The necessary legal formalities signiſy ing 
that company’s sanction to the transfer were in course of prepara- 
tion and would shortly be completed. The advantages of the 
change to that company were obvious, and, as they had been in- 
formed at the last half-yearly meeting, tbe financiers behind the 
new company were of the very highest standing, and there could 
be no doubt that anything they undertook would be promptly and 
satisfactorily carried tbrough. They had received interest on their 
shares up to June 30th last, including all arrears as from December 
Ist, 1900. The warrants were issued by that company on behalf of 
tke contractors, who had atsumed that company's liability to pay 
interest during construction. In fature the warrants for tbat 
interest would be issued on July 15th and January 15th in respect 
of the balf-years ending June 20th and December 3ist. The com- 
pany’s Bill, the object of which had already been explained to the 
shareholders, had passed the Committees of both Houses of Parlia- 
ment, but owing to its being opposed, together with several other 
“Tube” Bills, on third reading in the House of Commons, it could 
not now receive tbe Royal Assent until the autumn session. 
Several of the Tube Railway Bills promoted this session were 
opposed in their interests. Some of them had been rejected or 
withdrawn, and in others clauses for the protection of their com- 


pany bad been inserted. 
Sir Агаввмох WST seconded the motion, and the report was 


unanimously adopted. 


Blackpool Electric Tramways (South). 


À MEETING of debenture holders in this company, took place at the 
Law Association Rooms, Liverpool, on Thursday of last week. Mr. 
J. S. Нлвмоор BANNER, who presided, stated that the trustees had 
the whole of the money subscribed on the debentures ; some £150,000 
being in the bank, to await further action. The arrangements 
with the Electric Tramways Construction Company, who had issued 
the prospectus, were not of a satisfactory character. The trustees 
therefore proposed a scheme by which the construction of the 
electric line should be proceeded with, and completed, independent 
of the Construction Company. A sum of £30,000 had been separately 
provided for the purchase of the remaining interest in the old 
company, and the funds then available would be ample. He 
proposed resolutions that the work of the scheme be proceeded 
with. On the proposal of Mr. Rutherford, a time limit of seven 
weeks for completing the new arrangements and getting to work, or, 
as an alternative, the taking of steps for the return of the money to 
the stockholders, was carried. The resolution, as amended, wus 


adopted by 46 votes to 4. 


Waterloo and City Railway. 


Согохвг, THE Hon. H. W. CAMPBELL presided at the half-yearly 
meeting last week. 

The СнАтвмАн, after apologising for the absence through indis- 
position of the chairman of the company (Sir Wyndham Portal), 
remarked that on the last occasion Sir Wyndham had tbe pleasure 
of announcing that they were for the first time in the happy posi- 
tion of being able to pay a dividend of 3 per cent. on the psid-up 
capital without asking the working company to make it up under 
the agreement. On the present occasion the accounts were still 
better, becanse, after providing for 3 per cent., tbere was a surplus 
of £504, and, as by arrangement with the working company, the 
accumulated deficiency in net revenue of past half-years had been 
disposed of, the surplus over 3. per cent. came in for division 
between the two companies, and this company took two-thirds, or 
£336. That did not enable them to pay more than 3 per cent. per 
annum for the past half-year, but after paying the dividend on the 
ordinary and debenture stock, they carried forward a good balance 
of £458 towards the current half-year. To pay a dividend of 1 per 
cent. would require £675. Dealing with the accounts, the ordinary 
stock remained unchanged at £540,000. The debenture rtock was 
more by £6,500, making the total on June 30th last £65,500. The 
total amount received on capital account is £605,500, and the total 
sam expended was £605,317, leaving a balance to the credit of that 
account of £182. They had received from the working company 
(the London and South-Western Railway) £8,191 upon an adjust- 
ment of accounts with them. -They had at the same time relieved 
them from being called п yon at ару time to pay the accumulated 
deficiency already referred to. The arrangement did not extend 


to any deficiency which might arise in the future, but they had 
every hope that such might not happen. On the credit side 
of the revenue account they would see that the pas- 
senger fares, less Government duty, amounted to £16,957 as 
against £16,101 in the corresponding period of 1901, which 
showed a satisfactory increase of £856. Rents were £247, as against 
£214, and the total receipts of the line were therefore £17,204, as 
against 216,315 at June, 1901. On the other side cf tbat account 
the first item was £7,714 for working expenses, or £1,200 less than a 
year ago, while as compared with the groes receipts, the rate was 
44:84 per cent. as against 5478 in June, 1901. The difference 
between the receipts of the line and the working expenses was 
£9,489, and as a dividend at 3 per cent. on the paid-up capital 
absorbed £8,985, there remained a surplus of £504, of which that 
company took two-thirds, or £336, and tbe working company one- 
third, or £168. General charges were £269, as against £268 a year 
ago, and the result was tbat they carried £9,060 to the net revenue 
account. They bad paid 4885 interest on debenture stock, £381 
rent charge for easements at Waterloo Station, which left £8,558 
available for dividend on the ordinary stock. А dividend at 3 per 
cent. per annum absorbed £8,100, and tbey carried forward £458 to 
the current half-year. Nearly 23 million passengers were carried 
during the past half-year, and that was exclusive of journeys made 
by season-ticket holders, so that if they added those they would 


arrive at about 23 million forthe half-year. The working company 


had introduced an altered system of signalling, and were thus 
enabled to run the trains more frequently, and he would like to say 
that the officers of the working company, from the general manager 
downwards, had spent a good deal of time, and had taken great 
pains to try and run the trains with the utmost expedition, while 
always bearing in mind the important element of safety. He con- 
cluded by proposing the adoption of the report and accounts. 
Sir CHARLES ScoTTEB seconded the motion, and it was carried. 


Barcelona Tramways Company. 


Мв. J. B. Concannon presided at an extraordinary general meeting 
held at Winchester House on 6th inst., at which & resolution for the 
confirmation of the agreement between the company and Luis Pujol 
and Juan Llopart, of Barcelona was passed, wbereby an option is 
given to purchase the company's undertaking. Mr. Concannon said 
that the agreement for the sale of the undertaking provided that 
the price should be £590,000 plus the value of unissued shares, cash 
in band, &c., on October 31st. The purchasers would take over the 
undertaking on November lst. The main point of interest to the 
shareholders was the effect of the sale as regarded them. The 
debenture and preference holders would get а fixed sum. The board 
estimated the return to the ordinary shareholder at about £11 108. 
to £12. The city of Barcelona was very progressive, and the 
Spaniards who had entered into the agreement felt that the under- 
taking should be in the hands of their own countrymen. Some 
shareholders thought that a higher price should have been obtained, 
as the undertaking was being sold just when its prosperity was 


becoming thoroughly assured. 


- Liverpool Overhead Railway Company. 


Siz WX. FoRwoop presided at the half-yearly meeting on Tuesday, 
and, in moving tbe adoption of the report, expressed the regret of 
the board that the gross receipts showed a diminution, as compared 
with the corresponding half of last year, of £3,580. This was 
accounted for from the fact tbat they had carried 356,000 fewer 
passengers. The decrease represented about 7 per cent. The 


mileage was also slightly less on &ccount of the Dingle station 


having been closed for seven or eight weeks. The expenditure 
showed £1,391 reduction. They bad put aside £1,500 to the 
renewal fund, which now reached the very satisfactory total of 
£22,300. During the half-year they had their permanent way 
reported on by Sir Douglas Fox, who bad found no appreciable 
depreciation whatever in the line as compared with its condition 
10 years’ аро. On their locomotive power they had effected during 
the half-yeara saving of £1,111, this being mainly due to cheaper 
coal. Their gross earnings amounted to £37,988, and their working 
expenses to £29,287. After paying interest on their mortgage 
debentures (£3,400) they had remaining £5,300, which along with 
the balance brought forward from the 1901 account and £300 over- 


| provided for the Dingle calamity and now available for dividend, 


gave £9,292 odd. Of this tbe directors proposed to devote 
£3,000 to & 5 per cent. dividend on preference shares, and 
£2,500 to 1 per cent. on ordinary shares, leaving £3,792 to 
be carried forward to rext balf. year's account.  Alluding 
to the causes of the decrease in revenue, he raid there was no 
doubt they had suffered from the competition of the Corporation 
electric tramways, wbich tapped their traffic at several points. 
Then they had lost £700 through tbe closing of Dingle station for 


repairs after the fire at the begioniog of the year. The directors 


had received many suggestions from shareholders, and they were 
generally met with the suggestion that they should adopt penny 
fares, the eame as оп the tramways. In order to do so, however, 
they would have to adopt a three-and-a-half minute service instead 
of the present five-minute service ; while, to arrive at their present 
position as regards income, they would have not only to double 
their traffic, but to go beyond that point. He would not say tbatthey 
had altogether dismissed the question of penny fares, but they bad 
decided, in the first place, to try the effect of new up-to-date elec- 
trical equipment, so as to afford an accelerated service of 20 instead 
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of 32 minutes, including stoppages, in performing the journey from 
end to end. Their new electric motors were to be iron-clad, and the 
guards’ rooms would also be protected, 8» that it would be impossible 
for any such disaster as the Dingle fire to occur again. The directors 
hoped to have trains with the new equipment running by September. 
They bad been in communication with the Lancashire and York- 
shire Railway Company with the view of extending their line to 
the Seaforth station of the Lancashire and Yorkshire. He was 
sorry to say nothing had yet come of the negotiations, though he 
could not say they had ended. The Lancashire and Yorkshire 
directors felt that they would Jose considerable traffic if the physica] 
extension were made at Seaforth. The directors of the Overhead 
Railway, on the other hand, bad some little hesitation in spending 
£30,000 in making the connection. The matter, though for the 
moment in abeyance, would have to come sooner or later, for the 
signs of the times stowed that all tbe great suburban lines, such as 
the Liverpool and Southport lines and the Garston lines, would 
have to be worked by electricity. When the Lancashire and Yorkshire 
Railway felt that the time had come, then he was sure they would 
require the co-operation of tbe Overhead Railway Company, with 
its 17 additional stations. In concluding, he asked the share- 
holders not to be discouraged, as he believed they had seen the 
worst of the competition, and would most likely get back some of 
their traffic through the accelerated service sbortly to be intro- 
duced. | 
Mr. Кіснавр Hosson seconded, and the report was adopted. 


Neweastle-upon-Tyne Electric Nupply Co.—The 
directors have declared an interim dividend at the rate of 5 per 
cent. per annum on the preference, and 8 per cent. per annum on 
the ordinary shares of the company. Warrants for these dividends 
were posted on 8th inst. 


Wigan and District Tramways Co., Limited.— 
Dividend at the rate of 7 per cent. forthe half-year ending on 
June 30th. 


Stock Exchange Notices.—A pplications have been made 
to tbe Committee to allow the following securities to be quoted in 
the Official List:— British Insulated Wire Company, Limited.— 
Further issue of 30,000 ordinary shares of £5 each, fully paid ; and 
20,000 6 per cent. cumulative preference shares of £5 each, fully 
paid. Calcutta Electric Supply Corporation, Limited.— Further 
issue of 10,000 shares of £5 each, fully paid, Nos. 30,001 to 40,000. 


TRAFFIC RECEIPTS. 


' Receipts for | Total to date. | Miles 


the week. | open. 
Opp. n 
ng Amat ; Inc. or, Am'nt. Inc. or This Last 
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[ П 4 
ОЕ 
£ £ £ 


Blackburn Corp. Trys. .. 


+121 16,108 + 3.140 
Blackpool and Fleetwood D 


1775 —368 6.517 E cy = 


£ 
Aug. 8 819 
9 
Bristol Trys. & Саг. Co. ,, | 6,263 2.910 — = — 
British Elec. Trac. Co. :— 
Deve nport 21 ©, » 1 4M 4 41 12.790 + 444 5 5 
Dudley-—Stourbridge. . „1 793 | + 63 21,808 + 3.050 187 18; 
Gateshead 54 Vs „ l| td 47215 21.643 4 9.273 1 9 
Greenock Pt. Glar cow s d 571 4378 134,641 4 BÉÓUT 7: 'is 
Hartlepool — .. ...| , 1 | 380 | „ 47 7.0 + вт, 67 4 
Kidderminster .. Pe „o 1 145 + 6 1.5 + 31 44 44 
Merthyr .. М eoo p l, IR o 68 6,137 -- e3 3 3 
Middleton з Ex „ 1j 299 | — : 5,7 — Hj — 
Oldham—Ashton 85 s d 551 / 41 15698 + 599 8 8 
Poole 5% ЕУ „ вз. Е 310 — 21 7,257 — 121 32 92 
Potteries M bY 5» 1 1.522 + 88 44,020 + 1,632 284 285 
Southport — .. ... „ 1 | 333 4110 7.157 + 2466. 52 52 
South Staffordshire. „ I 732 — 71 23.439 + 573 211 2237 
Swansees. „ 1 467 — 55 19,088 + 1,343 52 5h 
Taunton .. s - „ d 69 — 1 $64 = H j^ sam 
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Central London Railway | Avg. 9 | 6.859 71.034 29,131 + 3.529 6 6 
City and 8. London Ку. | ,, 10 2.66 +905 16,274 + 5,225 64 43 
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East Наш Tramways .. , 9 639 |4 29 8792 + 
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Sunderland Corp. Trys. 
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STOCKS AND SHARES. 


Wednesday Evening. 
THE depression which was in full evidence this time last week bas 
happily given way to something a little less cheerless, and markets 


begin to show a healthier tone, although the full extent of the rise 


has already been lost in several cases, nder the leadership р? 


— > 


Consols, investment groups rallied early this week, and the account 
which bad to be arranged in the Kaffir circus turned out to be much 
less troublesome than was expected. Moreover, the King is at 
length joyfully crowned, so that we are less likely to hear repeti- 
tions of ill-health rumours than we have been lately from an alarmist 
section of the Stock Exchange community. 


In a quiet way, it is probably within the mark to say that the 
electric sections are enjoying as much business as any other in the 
House. Orders are more plentiful than grouse at all eventa, 
although the dealers naturally prefer that the fact should not be 
too widely advertised lest it attract competition on their preserves. 
Telegraph securities command a fair amount of attention, and rises 
outweigh the retrograde movements. In the railway list business 
is quiet, but the electric stocks are not participating in the 
depression which rules the roost in the steam division. Metropolitan 
Consolidated has again hardened a fraction. Industrial shares 
maintain their prices with commendable firmness, and it is more 
easy to sell than to buy such things as Callender's or Henley’s, 


The City & Surrey has fallen gracefully into absorption by the 
National Electric Traction Company, but what particular advantage 
lies in this the Steck Exchange rather wants to know. Studicus 
inquiries round tke markets go to chow that the National Electric 
shares are not dealt in, and most of the people who are asked about 
them declare that they were not aware of the existence of any such 
company kefore the last few days. | 


Central L:ndon issues are unchanged оп the week's trading, but 
City & South London is actually —as apart from quotably—a'shade 
easier. The 4 per cent. Debenture stocks of both companies nov 
stand cn а level, and аге nominally 115 to 118. It must be noted, 
however, that the next interest on the Central London stock does 
not fall due until January 15th 1903, whilst there is a dividend to 
be paid on the City & South London Debenture at the beginning of 
November. Metropolitan Consolidated at 83] isthe fraction better, 
and Districts are somewhat neglected about 32}. 


Electricity Supply shares display once more a hardening tone, and 
it is again the Preference issues which are being sought after. 
London Electric 6 per cent. Preference have advanced to 43, and 
there is some little demand for the company's Debentures on the 
basis of 96—98. Charing Cross "City Undertaking” 44 per cent. 
Preferences came into favour, and the price is a shade under par. 
The reason for the demand appears to be the ircreasing scarceness 
of Charing Croes and Strand Preferences, which have improved 5}. 
In this connection it may be mentioned that Westinghouse Pre- 
fcrence are exactly 6, and the Ordinary this week have changed 
bands both at 5? and 54, the transactions embracing a good many 
shares. The company’s Debenture stock is wanted at 103, i.c., at 
5 premium. 


Traction descriptions of all clarses seem to appeal to the average 
investor with increasing force. London United Tramways Deben- 
ture stock will be eagerly taken at 108 in the market, or possibly a 
little better. British Electric Tractions are good. ‘The Calcutta 
Electric Tramways Company is issuirg new thares at £6, and these 
are quoted at about 178. 6d. premium. ‘here has not been much 
done in them so far, and the old shares are down 4, to 8. The 
reports of tke omnibus companies just out give indications that 
the Tubes competition is teing less keenly felt, or, at any rate, that 
the ‘bus companies are adjusting tbeir routes to better advantage. 
Bat the price of fodder eats up a tremendous part of the profits. 


In the Telegraph market, a rise of 108. has taken Globe Ordinary 
to 9), but the Preference are urcbanged. Eastern Telegraph 
stock quickly lcst the three points which it gained just before the 
holidays, but the rest of the Oriental group is unaltered. Anglo- 
American Deferred iselightly better, and there is a little hardening 
among the Debenture issues of Telegraph group. A rise of £1 has 
occurred in Telegraph Construction shares. 


North Metropolitan Tramways "assenting” shares at 44, are un- 
affected by the meeting on Tuesday. What are called the “ non- 
assenting " shares are difficult to negotiate. Nominal quotations of 
the Electric Company's Preferred and Deferred shares are 22s. 6d. 
and 5s. respectively, both being of the denomination of £1 each. 


The illumination of the Stock Exchange, if plain, was decidedly 
effective, and the electricians of the House received a good many 
compliments upon the way in which they carried out the scheme of 
decoration. White was the prevailing—in fact the only—colour 
used along the long facade of the Stock Exchange that looks down 
into Old Broad Street. A much more elaborate design was to have 
been executed had the Coronation occurred at the time originally 
planned, butagood many members think that the modified scheme 
was just aa attractive. All interest in the illumination, however, 
was entirely overshadowed by the exciting finish of the final Test 
Mat^h. 


— 
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SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 
Business 1026. 
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Present or Dividends tor i si end 
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[| 
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119,700?} Amazon Telegraph 5 Y Debs., Nos. 1 w 2,400 Red. » | 100 .. | 70 — 8 70 — 8) oe isi 

804,720 | Anglc-American Telegraph ... m 980 58, Stoch 73/6 six 6:18. | 45 — 48 xd| 49 — 48 | 45 
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ELECTRICITY NUPPLY COMPANIES. 
100,000 | Blackheath аца Greenwich Dist. Electric Light, Ога. ... 1 » — 14 1— Б 
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35,500. Edmsndson's Éloc. Corp., Ord. Shares. i 62— Ө 641 — €i 61 03 

20,000 Do. do. 6 % Cum. Pref. 6— 6 | 6— C3 ius 
120,000, Do. do. 43 % 1st Mort. Deb. Stock. 06 — 209 |106 —109 is is 

21,000 | Kensington and Knightsbridge Electio, C CC.. ы 10 — 11 10 — 11 "i 

90,000 Do. do. do. 4 % Deb. Stock 101 —104 101 —104 a 
110,000 | London Electric Sepply Corporation, Limited, Or. 14— 1; | 11— 1 n 

49,840 Do. do. do. do. 6% Pret. 4— 44 | *i- 4% 3 
250,000 Do. do. do. 4% lst Mt. Db. Stock Hd. 94 — 99 | 95 — 100 

98,769 | Metropolitan Electric Bupply, 101 to 62,500 s; 151— 161 |154— 104 |... 

220,000 Do. 44% First Mortgage Debentare Btock | ... он —112 08 —112 | 1104 
450,000; Do. 35% Mort. Deb. Stock Re. . Stoch “В —101 99 —10! " 

8,652 | Notting Hil! Klectric Ligbtiug 2n an We 134 — 14} | 154 — 14$ ^ 144 

10,000 | Bt. James's and Pall Mall Tlectrie Ligłt, Ord. 2e 14«— 154 | 149- 154 15] 

30,00€ Do. do. 7 J Prel., 20,081 to 40,080 рф 94 | я 94 dh 
160,000 Do. do. 84 X Deb. Боск Rod 97 —1(0 $7 —100 

12,000 | 8mitbfeld Market Elert. Bupply, Ord. .. www 11 — à | ape 21 m 

Do. do. 4% Lz», Ai. а 80 - 921dj во — 90 

65,00€ | South London Electricity Bapply, Urd. ... А m | sk- 3 24 - 3 | - | " 

109,518 | Westmineter Wlectric *uprly. Ord. ы 104 li)xd| 104 173 111! 11 
і Quotations « on Liverpool Stock Exchange. 


* Bubject to Founders Shares. 
Unless ctherwise stated all shares are fully paid. 
Divideuds marked 5 are for s year, consisting of tbe lauer part of onc year ard th 


Dividends paid in deterred sbare warrants, profits eing used ar capital 
е fires part of Ше next. 
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SHARE LIST OF ELECTRICAL COMPANIIEB.—Oontinusd, 


ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 


"EK UU UU NU c iaa — m .. .. ᷑ ᷑ ́⁵ ſCf́X᷑e 
btook Uioang Closing Business dons 
gebeten МАМЕ, от ауар са : i Quotation Quotation week ended 


Share) —^€4 ^^ "——--|-Augutt 6th. | Aug. 18th. | Aug. 18th, 1999, 

i 1899, | 1900 1901. Highest.| Lowest. 
20, 000 British Aluminium d Oum. Pref. 665 l 600 10 eee 53% eee 4 — 5 4 — 5 ТҮ "P 
800, ,0001 Do. do. 1st Mort. Deb. воі Red. Stoch .. | 83 — 88 83 — £8 in А 

62,074 British Electric Traction a e e. | 10 8 8 % 9 * 9 123 — 133 123 — 134 1345 | 121} 

90,000 Do. do, 6 Cum. Pref. * | 10 - es 123 — 13 124 — 15 1991 12, 
600, 0002 Do. do. Perpetual Debenture Btock „Stock —. 1124 —127 124 —127 1251 | 125 
70,000 British Insulated Wire On. ses РУ ess 5 20 * 15 9 10 ] 74— 72 71— 77 i m 
70,000 Do. do. 6 % Cum. Pr Pref. T © iis b| uu "m 755 51— 52 541— 52 58 .. 
50,000 Browett, Lindley & Co. (1899), Ord es oe | £l iss 138. to 15s. | 13s. to 15s. | ... - 
50,000 | 6%, Cum. Pref. isi ac] WI es 6 .. | 16/6 to 17/0 | 16/6 to 17/0 | ... ова 
106, 781 Brush Elecl. Enging,, 'Ord., 1 to 105,731 АЕР — 2| 54 5 Nil là— 18 14— 18 si iis 
150,000 Do. do.  Non-cur. 6 V Pref. . m ose 2 E 3 39 | 14— 2 14— is ii 
195,0001 Do. do. 43 ps eb. Stock 660 aoe Stock wee 1C2 —105 102 —105 [Ir ee 
125,000: Ро. do. 4% Y Perp. 2nd Deb. Stock „Stock 93 — 98 93 — 98 iss 700 
80,000 | Callender's Cable Construction shares, Nos. 1—30, 000 b 15 `% 15 Ка 20 9 154— 16} 154— 164 | 164] .. 
40,000 Do. do. 5 Y Cum. Pref. kas B .. T" n 54— 51— 6 - nm 
90,0007 Do. do. 44 % 1st Mort. Deb. Stock Red Stock ... ie we. 1109 cuis 109 —113 s ЕЕ 
1,969,800 | Oentral London Railway, Ord. Btock ass ө Stock ... ie 4 95/1105 —108 [105 — 108 107 | 106 
440,100 Do. do. 4% Pret. Stock ... T Stock ... 85 4 106 — 109 [106 — 109 sie И 
440,100 ро. до. Def. do. sos [II eee Stock eee ees 4 103 —106 103 —106 1044 TI 
855,000 | City and South London Railway  ... eas és oo. Stock 17%] 12%] 2 71 — 73xd| 71 — 73 121 | 71 
54,000 DOM Pn d Co., нь 1 1 2.009. 2 Dos RS 3| "49| 895| 71727 — 82 28— 33 sis Те 

st Мо eg. 1 to 0 

100,000! { 2100, and £01 be 11,000 of £50 red J| cn | c= | = | 101—166 3101 —106 ) |... 


99,261 'Edison & Swan Utd, El. Dgt., “A” sharce, £3 pd. 1 to 99,261 8 6 21% ... t— È i— A sos - 

17,139 Do. do. do. “A” Shares, 01—017,139  ... 5| 6 2496| ... 11— 2% 11— 24 
844,023} Do. do. do. 4 Ф Deb. Btock Red eee 100 een eee see 74 m 73 74 те 78 TI vet 
100,0002 Do. do, 5% 2nd Deb. Btock Prov. oom all pd. 100 | ... eis e. | 78 — £3 78 — 83 


112,100 | Electric Oonstruction, 1 to 112,100 ... T 2 6 X € I 6 Y 1i— 2 li— 21 és ee 
31,390 Do. do. : Cum. Pref., 1 to 31, 990... [III 2 eet ee ee 24— 3 2 — 3 e eee 
182,500 Do. do. Perp. 1st Mort. Deb. Stock .. Stock ... 97 —1CO £8 —101 ees 
18,000 | General Elec. Co. (1900) 5% Cum. Pref. nf. 10|... | 5 ›% 5 | 92— 10} | 9$—104 » 
150,000 Do. do. 4 96 Mort. Deb. eee ove [Iri Btock 15 99 — 102 99 —102 TI "TT! 
85,000 | Henley's (W. T.) Telegraph Works, Ord. ... aa m" b 20 0 X 16 — 17 16 — 17 164, ... 
85,000 Do. do. do. 4$ y А Pref. 960 [TT b pU t1— 51 t1— 5% TI [T1] 
50,000? Do. do. do. 44 Mort. Deb. Stock... Stock ^. [111 —115 111 —115 oes TT 
50,000 | India-Rabber, Guita-Percha and Telegraph Works 10 10 N 10 %| ... 1201— 214. | 204— 211. 
5 Do. l — ub oa 18+ 016. Deb [Ir eee 100 we 100 — 103 100 2 1003 [III 
87,500 Liverpool Over way eye ». | 10 M з 1 44— 43 44— 4 ee - 
10,000 f Do. Pref., £10 paid eec T 10 i% Hs 10 — 103 10 — 104 өөө TT 
7,500 Parker 5 Tati Ord., Nos. 1 to 7, 500 Ir eee 10 eae 144—154 144— 15 [YI] 998 
$Rosling & Fynn 6 % Cum. Pref. T" iss ese “| #1 „ [19/0 to 20/0 | ... — ... T des 
87,350 | Telegraph бошо and Maintenance ... „| 12 | 18 174 20 %| 36 — 39 37 — 40 38h | ... 
150, 0002 Do. 4 95 Deb. Bds. Nos. 1 to 1,500 Red. 1909 see | 100 TL . |102 —105 102 —105 wea eee 
640,000. Waterloo and City Railway, Ord. Btock lis hi se | 1CO 3 % 3 `+ 3 Y 92 — 95 92 — 95 i sos 
| \ 
t Quotations op Liverpoo! Brock Exchange. | 1 Unless otherwise stated all sbares are fu!ly paid. $ From Bradford Bhare List, 
LATENT PROCUBABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
Consolidated Telephone 5 and Maintenance, A- · Oldham ae and Hyde Electric и pà. , Ord., 14—165 
National Eleotrio Free Wiring, —1. do. (410 pd.) . 193—108. 
From Birmingham Share Lies. T Frcm Manchester Bhare Lin. Bonk siis of discount 3 per cent died (February 6th, 1909). 


— 


MARKET QUOTATIONS, Wednesday, August 13th. 


CHEMICALS, &c. ` This week. Last week. шо. or Deo. METALS, фо, (continued) | This week. Last week" Ine. or Dec, 
в кн, Hydrochloric ..  .. per ct. 6j- 6/- ie g Copper Sheet „„ „ per ton £69 £69 
a йо oe ee ee per owt. 2 22 ee g oe ee өө 0 per ton 469 £69 
" 0 Ox allo os per ow. B3j- B3/- T € „ ‘Blectrolytio) Bars . рег ton #68 
& „% Bulphurio.. .. . per wt. 6/6 5/6 Vs б a “ а „„ per ton £75 £15 
a Ammoniac, Ва! . oe рег owt, 42/- 49J- as 4 n i a ee рег ton £68 £68 
2 Ammonia, Muriate (crystal) ee per ton £08 18 488 10 iu é а ii H.C. Wire per lb. ва. 8d. 
e. per ton 880 £80 es f Ebonite Roo  .. o ee ber lb. Bi- B 
Рі Bleachin powder "T ee per ton A" 5 oe f un Bheet sa е e. per Id. b. ~ 
а Bisulphide of Carbon .. ee per ton £15 £16 as n German Bilver Wire os os fer lb. 1,6 1 
а Вотах T ee „ per ton 218 £18 А h Gutta-percha fine . s ee por lb. H- 
a Bensole (0 oo 5» „„ por gal. ЧА up - h Indis-rubber, Pars une. per lb. 8/1 2/114 to 3/- 
а 2 %).. „. Der gal. 6/6 6/6 vs $ Iron, Charcoal Sheets .. .. per ton £18 £18 
a Oopper Кай „ Der ton 219 £19 Че $ 4 Pig (Cleveland warrants per ton 61,8 51/- 
в Lead, Nitrate e. рег ton 294 234 vi 4 „ Forgin . to sise per ton From 411 | From £11 
: u White Bugar T „ perton 281 81 su 4  Borap, ee рег ton] 47/6 to 50/- | 47/6 to 60/- 
м! ih et BA 8 ө» ee per ton Uu 16 c^ T ( Wire, . No. B .. per ton 2 ae 2 nd 
: еру per gai. oe 
a Naphtha, Sent 45 10 O). per gal. 5/6 6/6 "M Сева, English Ingot . per ton ll J 6 0411 7 6 
a Potash, Bichromate, in casks.. per Ib. ва, А vs r] Sheet eo „ porton £18 £18 
a „  Ceuso (15/9096) per ton 494 £94 ee gm Manganin Wire No. 98 .. ee per lb. 8,- 8/- 
@ [T] Bisplph ме eo ee per ton BAK ARE ee g Mere per bot. £8 16 £8 16 
s Bhellac „ per сті. 109'. 1C6'- 3s. inc. 4 Mica | 102 original cases), small . . per Ib.] dd. io bd. Bd. to 94. 
a Bulphate of Magnesia ..  .. per ton £4 10 44 10 T d n ú » medium per Id. 1/9103/9 | 1/9 to 9/9 
a Sulphur, Soblimed Flowers per ton AR b £6 Б - d „ large .. per 1b. 8/8 0 ½ | 8/8 to 1/8 
а u Recovered .. eo per ton £6 10 46 16 we p Phosphor Bronse, plain castinga per lb. nid to 1/2 |11jd.to 1/9 
в u Lum mp oe ee per ton £ 25 “ee p " rolled bars & rods per b. I/ to 1,8 l/- 90 1/8 
a Boda, Caurtio (white 90 96) .. perton 419 15 810 15 ee » a rip A beet per!b.| From 1M | From 1/3 
a 10 pies "e „ per ton 488 £8 ө o Platipom is “е per ox. £41 41 
a Bichromate, casks . per lb ыа. ма. i { — Bronse Wire y er Jb. Bad: i e р 
tee], Magnes, acc'á'pg to desc n fer icn om 
METALS. &o. и in bare va dia 215 13 
£5 to 
e b Aluminiom Ingots, in ton lots per ton 4148 4148 JR 9 me block .. о. ee eco perten i 4126 C 128 | 
b " Wire, in ton lots per ton £94 £994 Я f о tel са 8 „ per lb. In 1/6 
b Bheet, in ton lots Den 219! £191 oe n u wire, Nos. 1 to 48 .. oe per lb. 17 1,7 
Р Babbitt's metal ingots., per ton |240 to 2 140 £40 60 £140 ee p White Anti-friction Metals — 
s Braes dier meral #10 19") basis per Ib, . i “White Ant” brand , pertcn| £36 to 26) | £86 to £60 
в Tube (hrased) ee per lb. А а, ik f Yarns, 2/100 Grey Comon, on spis per lb. 7d. 1а. 
eon 1 (воа arawn] ee per ib, d. "d, s j u я ice Nie e. perib, d. . 
б, tre, hanf: e. par lb. 1а. qd. oe 1 u 10 lbs. Russian . yer lb, 4 ad. . 
е Conver Tubes braso) i per Ib. 81d. Sad. aie 1 n 100 a „=, Russian. vngle .. por lb. 444. . 
solid drawn) .. per Ib. . 9d. КЕ l о. Jure rove, perten! £11 10 411 10 
e Copper Bere ‘best selected) .. per ton £69 £69 oe Zine. S ~. Vieja Mobeagne bpd.) perun £18. 
a Messrs. G. Boor & Co. f \India-Rubber, G.-P, send Teleg. Works k Messrs. Morris Ashby, Limited. 
aratinik (è The British Aluminium Co., Ltd, Quotati f g Messrs. James & Shakspesre, {Co Ltd, зя Messrs, W. T. Glover A Co., Lid. 
Qaetations | ¢ Messrs Thos. Bolton & Bona, Ded 1 А Messrs, Edward Till & Со, Quotations n Messers. P. Ormiston & Sons, 
supp y (4 Messrs F. Wiggins & Bons, supried, 3 f £ Messrs Bolling & Lowe. supplied bY | > Mesers. Jobnson, Mastbey & Co., Lid. 
Messrs Frederick Bmith & Co, Lj Messrs Walter H. Hindley & Co., Ltd. p The Phosphor Bronas Company, Ltó, 


- T 
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ELECTRICITY SUPPLY IN SOUTH AFRICA. 


We are indebted to the British and South African Export Gazette 
for the following notes showing the position of electric supply in 
the chief South African towns :— 

Commercial development and enterprise in Bouth African towns 
have proceeded at so remarkable a pace during the last few years 
that electric lighting schemes were put in hand at an early date by 
the municipal anthorities in all the principal centres with rosy 
chances of healthy investment, and that anticipstions have been 
more than realised may be gathered from the number and magni- 


tude of contracts for electrical machinery in band and to come. 
Appended is a lisb of some of the towns in Soutb Africa where 


pen 
electricity is supplied either by municipalities or by private com- 
panies. It does not profess to be complete: 


mai mE xm ——————— 
— — — — 


| 


System. · 
(a.o. = alter- Con- ce 
Town. nating; d.c. sumers' ре Bre : Remarks. 

, direct cur- voltage. Ps BEA 

rent.) | ower. | 

\ 
Barberton а.с. 2-phase — — Power and light supplied 
to mines on the com- 


(Moodie's Gold 
M. 4 E. Co., i 


pany'sestate, generated 
һу water-driven 250-11. . 
lant at Queens’ River 


Ltd.) 
“all, 6 miles’ trans- 
mission. 
Bloemfontein · а.с. 8-phase 110 1/- Pop., 10,000. Private and 
public lighting. Gener- 
capacity, 2.000 


(Municipal) ; 
ator 
volts, high tension. 


| Contemplated expendi- 

' . ture of £25,000 on ex- 
: tensions. 

2/. & 1/10 Pop., 5,000. Lighting and 


Bulawayo | RC 104 , 
(Bulawayo | ' i power. Working volt- 
Waterworks | ' age, 2,080; periodicity, 
Co., Ltd.) . 125. Steam generntion. 

Price for lighting is, 


first 100 units, 2s. per 
unit; power, Is. 10d. ; 
. 800 to 600 units, 1s. 8d. ; 
over 600, 1s. 74. 
1/2; Pop. 81, 000. Private 
power, 7d. and public lighting. 
Monthly rebates, two- 
rate system for day 
| load. Gas, 10s. per 1,000 
ft. Network to be ex- 
tended and improved 
&t & cost of £100,000. 
Public and private light- 
ing and tramways. New 
central station under 
construction at Clare- 
mont to supply the two 
districts, 5 miles apart, 
with power at high 
tension. Plant being 
entirely renewed. 
— — Tramways and lighting. 
| Output of generators, 
consisting of two direct- 
coupled 400-KW. sets, is 
400 xw. each at 350 
volts. 
— Tramways. 


d. o. 3-wire 220 & 110 
(formerly 


ö- wire) | 


Capetown 
(Municipal) 


Cape Peninsula d.c. 3-wire 120 & 240 — 


Lighting Co., 
Ltd., Wyn- | 
berg { 


110 — 


Rondebosch , MC. 
single-phasc 


Camp's Bay 
Electric 
Tramways 
Co., Ltd. 


Cave Electric ' — 

Tramways 

Co., Ltd. ! 
Dundec — — — Pop., 2,000. A private 
installation under nego- 
tiation. 
Pop., 67,000. Lighting 
and traction. Tram- 
ways, overhead trolley 
system. Network 25 
. miles in extent. In- 
stallation only partly 
completed. Lighting 
network to be extended 
at a cost of £30,000, 
with a combined light- 
` ing and power central 
station at a cost of 
£415,000. 
Pop., 13,000. Lighting 
and tramways. Alter- 
nators and trans- 
formers used for light- 
ing, continuous current 
machines for traction, 
dynamos ала alter- 
nators in all cases 
being direct coupled 
to engines. Current 
generated at 2,200 volts. 
Central station. 

— Power and light trans- 
mission plant, with 
tric Power Co.) AH. H. y. engines. Sup- 
i р plies mines and lights 
the Germiston and 
| Elandsfontein Railway 
| stations. Stennigener- 

nated power. 
Pop., 80,009. Municipal 
plant. Overhead wiring 
3- phase and for part of town and 
series arc for the suburbs; cable 
for small portion of 
town, including Govern- 
ment buildings. Steam 

generation. 
Power and ligbt trans- 


Johannesburg a.. 120 & 210 —d \ 
mission plant at Brak- 
from 


(Rand Cen. single-phase : | 
tral Electric pan, 25 miles 

Works, Ltd.) Johannesburg. Sup- 

plies mines with power, 

and light to railway 


stations. 1,000- n.r. en- 
gines. Generating 
power, steam. pan 


8.0. 100 ва. 


Durban 
single-phaso 


(Municipal) 


R. and d.c. 110 1/- 


East London 
single-phase 


(Municipal) 


Germiston : — 
(General Elec- 


Johannesburg a c. 300 & 560 1/-& 10d. 


(Municipal) single and 


Cold storage: 
Company, 


System. | i 
(&.c. = alter- Con- 1 
nating; d.c. sumers' Light or 

direct cur- voltage. Power. 


| rent.) 


Johannesburg ~ 
(Suburbs) 


Scveral private plants 
partially supply the 
suburbs of Johannes- 
burg with electric light, 
The Braamfontein 
states Co. supply 
Parktown and the 
streets in the district; 
the Standurd Theatre 
supplies some sur- 
rounding buildings 
the Empire Theatre 
supplies some of the 
shops in the block: the 
Rand Club supplies the 
Permanent Buildings, 
the Leader and the Star 
offices, Exploration 
Buildings, and Messrs, 
E. W. Tarry & Co's 
premises. 

Pop., 50,000. Lighting, 
Corporation has just oh- 
tained power to borrow 

| £10,CO0 for extensions. 
а.с. B- phase — power 6d. New central power 

station and equipment 

scheme. Plant, 2,000 
K W., equalling 2,005 Uu. T», 
increasing to 3000 н.р, 
Power genernted at 
5,000 volts and trans- 
mitted at that pres- 
sure. For supply of 
mines, and Kimberley, 
if desired. 

Pop., 7,103, Private com- 
pany just formed, but 
installation not vet 
completed. Steam- 
generated power. 

s xx i Pop., 2,000. Town 

authorities purpose in- 
stalling an  clectric 
light service at a cost 
| ot £10,C00. 

"T — Pop. 5.000. Municipal 

lighting installation 
nnder construction, 
Plant, two  110-volt 
belt-driven dynamos. 

Steain generation. 

a ES Pop., 2.500. Private in- 

stallation under con- 
struction. Service equal 
to 1,000 16-c.P. glow 
lamps. Right tosupply 
power. Meter system. 

— => | New company just 

| formed to crect a light- 
ing and power instal- 

Jation, generating 


— 


Kimberley | а.с, 200 1/- 
(Municipal) : 


De Beers Co. 


Kinewilliams- a. and d.c. — 


town 


Kroonstad 
(Municipal) 


continuous 
current 
low pressure 


Ladysmith 
(Municipal) 


Newcastle 


Paar] Electric 
Power Syndi- 


cate 
" power from neizhbour- 
ing stream. 
Pietermaritzburg a. e. 100 1/- Pop. 25,000. Lighting 
(Municipal) single-phase aud tramways. The 
latter under construc- 
tion, and the former 


fystem to be extended 
at n cost of £150,000, 
Tramways. 

* 


Port Elizabeth d.c. — — 
(Municipal) Ө : 

Pretoria — — — Corporation. contem- 
(Municipal) plating erecting itsown 
lighting, power, and 

traction service. 
Pretoria — — — Pop., 12,000. Original 
plant, output cqual to 
6.000 8-c.r. lamps, with 


(Pretoria Light- 


ing Co., Ltd. 
nido ) underground and over- 


head conductors. Plant 
subsequently increased 
by addition of 2.000 
ampere hours storage 
battery and three 12v- 
Kw, direct.driven. dy- 
namos, Highest output 
jn 1800, 457.000 units. 
Central station. Meter 
system. 
- ex Pop.,1.000. Town Coun- 
ci] intend to construct 
own installation, but a 
beginning not vet made, 
z — Private company just 
received lighting and 
power concessions from 
Mozambique Co., 
generating power from 
Massikessi Falls. 
This company has a con- 


Salisbury 
(Municipal) 


Umtali and 
Massikessi 


Victoria Falls — us =; t | 
(African Con- cession from the British 
cessions Syndi- south Africa Со, to 

develop energy from 
Zambesi Falls and 


cate, Ltd.) 
River for supplying 
towns and mines in 


; Rhodesia, Nc. 


Owing to the disturbance to trade generally during the war, the 
development of motor driving from the central station supply in 
the above towns has made but little progress, with the exception 

for these purposes are in most 


of Capetown, and tho current rates 
cases under revision, and will be subject to a biz reduction from 


the lighting charges. The following ind ustries in Capetown derive 
their power for driving motors from the municipal supply mains: 

Messrs. Combrinke, 20 approximate H r. ; Bell and 
7 approximate H. P. Mackenzie, 5 approximate Hr. 
Town Council, Parliament Houses, «c. Leather 


Ventilating fans: 
& Garland. Lifts in Government, 


manufacturers: Messrs. Mossop | 
public and private offices supplied by Otis Elevator Company, 
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Messrs. Sprague & Co, А. H. Johnson & Co., Waygood & Company, 
Limited, and G. Findlay & Co. Pumping plants: Corporation 
stations for sea and fresh water. Printing works: Messrs. 
Townshend, Taylor, and Snashall. Mineral water manufacturers: 
T. Mulviball & Co., and small motors in other premises. Saw 
mills: Small motors to a few firms. Tent makers and Army 
contractors; Messrs. Shirley. Waterproof manufacturers: Messrs, 


Eilenberg & Co., 10 п.р. Wine merchants: Messrs. J. Sedgwick 
and Co. 


THE MERCARDIER MULTIPLEX 
TELEGRAPH. 


* 


Tux Journal Telegraphique of July 25th publishes the last of three 
articles upon the Mercardier telegrapb, by Monsieur J. Anizan. In 
this concluding article the author treats of certain improvements of 
which the system appears to be susceptible, founding his conclu- 
sions uoon experiments recently carried out. 

The firet and most important is a means of doubling the output 
of the system without increasing the number of trunk lines in use. 
In the ELECTRICAL. Review of July 19th, 1901, and July 26tb, 
1901 (Nos. 1,234—5, Vol. xlix ), аз account of the results obtained 
by M. Mercardier was given. Ia this account it was shown how 
induced undulatory currents were sent by a series of 12 electro- 

tuning-forks ranging semi-tone by semi-tone from B to A sharp. 
The receiving apparatus consisted of a syntonised series of mono- 
telephones responding only to their related tuning-forke. The 
output, says M. Anizan, could be doubled if it were possible to use 
plates eeparated by a musical interval of only a quarter-tone. The 
practical question needing solution is, Can such a system separated 
only by quarter-tone intervals be realised ? So far as the construc- 
tion of the plates and tuning-forks is concerned there is no doubt, 
but the question of maintaining the monophony of the plates under 
the action of currenta necessitates an amelioration in the su- pension 
of the plates above the electro-magnet. The diaphragms, in place 
of being fixed, must rest on points which enter into conical cavities 
made in the plate itself. The entire receiver being fixed, this 
method of support will offer no inconvenience. Having attained 
the result aimed at, the output is doubled, that is to say, in place 
of 24 messages being exchanged simultaneously (12 in each direction), 
it will be possible to exchange 48 (24 in each direction). 

Dv the method in use it is possible to exchange signals on a line 
2,000 kilumetres in length when only one transmitter and one 
receiver are used at each extremity. When a complete insta lation 
of 12 transmitters aud 12 receivers is used, there are numerous 
сац-ея, among which may be cited the space occupied by tbe 
apparatus, which reduce the distance to from 1,200 to 1,400 kilo- 
metres. But the main obstacle in the way of lengthy lines is the 
weakness of the currents. Two means are suggested for augmenting 
the strength, which can be employed separately or conjointly. The 
first consists in replacing the transmitter by a Varley transmitter. 
The second method consists in modifying the connections of the trans- 
mitter, as chown in the accompanying figure in which the wires, 2, 2, 


Receivers — 


| 
| Réal Line 


Artificial Line 


of the induction coil, в, and 1,1, of the transformer, т, are connected 
in series. It follows, of course, that the wires, 2’ 2’ of B and 1' 1’ 
of T in the artificial line are also joined in series. By this means it 
might also be possible to reduce to a minimum the capacities of the 
condensers shunting the secondaries of the coil в, or it might even 
be possible to dispense with tnem to advantage. An essential would 
be to suppress the condenser in the real line. The other in the 
artificial line might be Jeft if its use was indispensable. The 


suppression of the condenser would result ia leaving to the currents 


sent from the coil r all their strength, as this condenser acts as 
resistance to the induced currents. 


* 
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The author also makes suggestions for improving the methods of 
calling and the inter- connection of ttations in echélon. But, very 
properly, be attaches great importance to the augmentation ot the 
intensity of the transmitting currente, because it is by this means 
that it may be possible to work the multiplex with a single earthed 
wire in place of the metallic loop now needed. If it were possible, 
for instance, to triple the intensity of the currents, it would be 
necessary, in order to obtain the same intensity of sounds on recep- 
tion, to de-sensitise considerably tbe monophonic receivers. To 
accomplish this, it is only necessary to increase the distance between 
the diaphragm and the polarised electro-magnet. Experience bas 
shown that the diaphragms of the system are much more inert than 
the diaphragms of telephone receivers, and it might be hoped that 
they would remain insensible to the induction of neighbouring 
wires. This result could be obtained by removing them a sufficient 
distance from the electro-magnet. If the currents from the sending 
station were of sufficient intensity to operate diaphragms во 
removed, we should have obtained a practical realisation of the 
interchange of harmonic signals by a single wire. If this were 
accomplished, in addition to solving the problem of separating the 
tranemitting forks by only a quarter-tone, the output of the system 
would be enormously increased, for we should get 48 simultaneous 
transmissions with a single wire. 

These speculations are of considerable interest, the more especially 
a8 they are stated to be founded on experiment, but we think tbat 
only a lack of practical experience could lead M. Anizan to say 
“The work of an employé with the multiplex can be valued as of the 
same order as tbat of the same employé with a sounder.” Our own 
experience of all forms of multiplex working is tbat the indi- 
vidual output is considerably lessened. Roughly, it might be said 
that the output of each operator employed on a multiplex is 


decreased by at least one-sixth, as compared with his work on 
a single or duplexed sounder. 


TEST OF SOUTH AFRICAN PLANT. 


A QUANTITY of plant for South Africa was recently tested at the 


works of Messrs. Rosling & Fynn, Limited, particulars of which may 
be of interest to our readers | 


The complete plant consists of :— 

1. A motor generator, with au output of 130 Kw. at 500 volts on 
the direct current side, the motor being a synchronous three-phase 
machine taking current at 3,000 —3,300 volts. This set is so designed 
that the direct current machine can be used as a motor, if required, 
to drive the alternator. 

2. A motor-driven balancer and booster set, consisting of a three- 
phase synchronous motor, taking current at from 3,000 to 3,300 volts, 


. and driving two bilancers, having each an output of 250 volts and 


100 ampercs, and two boosters with an output of 100 amperes at 10 to 
70 volts. 


3. A balancer and booster set of the same respective outputs as 
above, but not motor-driven. 

The motor-generator runs at 600 revolutions on a 60-cycle circuit, 
the balancer and booster sets at 900 revolutions. The motor-driven 
balancer and booster set is to be used for light loads, and also to 
enable the main generator to work on a three-wire system in con- 
junction with a storage battery. The current is to be used for 
traction and lighting. 

The a.c. motor, of which we give an illustration (fig. 4), is of the 
revolving field type, the induction being homopolar through the 
laminations and heteropolar through the armature coils. The field 


Fig. 1.—MeEssrs. Rostinc & Fynxx's New Works, THORNBURY. 


M 


coil is stationary, and is supported on the armature; the revolving 
field is a steel casting with laminated pole-tips, held in place 
by rivets (fig. 3). The armature coils are former-wound and 
mechanically neld in place, the usual wood wedges and similar 
devices being entirely avoided. The terminals are totally enclosed 
in cast-iron boxes, aud may be termed fool proof." "ni 
The machine will give 150 Kw. as a generator at 600 revolutions, 


and was only selected as being the nearest standard size correspond- 
ing to the specification. 
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The direct-current generator coupled to it is a six-pole slot- 
wound machine, with laminated pole and cast-iron yoke. A heavy 
brush-rocker carries six sets of carbon brushes, which can all be 
separately adjusted and also simultaneously shifted by means of a 
worm. Fig. 2 shows a general view of the machine. 

The power available was not sufficient to test the motor-generator 
set to full load, and a pressure of only about 430 volts could be 
obtained on the p.c. side. The field of the p c. generator, used in 
the test as the motor, was accordingly very materially weakened in 
order to obtain tne full speed. The shunt current was actually 
reduced from 3 2 to 1:45 amperes when the machine was carrying 
216 amperes with 430 volte at terminals at 600 revolutions. Under 
these trying conditions there was absolutely no rparking to be 
observed under the brushes when these were anywhere within the 
no-load zone, and the commutator showed a perfect polished surface 
after a six-bours’ run. The coils were dead cold, the commutator jus“ 
warm, and the armature had risen 44° F. The nc-load zone 


extended over seven commutator sections. 


Fic. 3.—STATOR AND КОТОВ or THREE-PHASE SsNcHROXOUS MoTon. 


The three-phase motor was first of all tested as a generator at a 
reduced speed and proportionately lower voltage, so as to be able to 
reach full-load current under normal field conditions, and it was 
found that the voltage rose slightly over 4 por cent. when the fall 
load was thrown off and the excitation and speed were kept con- 
stant. The load was non-inductive. 

The saturation and short-circnit curve of this machine were 
taken under aormal conditions, aud these, of course, furnish all the 
required data for judging the probable b»haviour of the machine 


under various conditions of load. 


Fia. 2.- 130 xw. DYNAMO. 


It is well kaown that motors and generatora with only one slot 
per pole per phase have very often been found to work unsatis- 
factorily in conjunction with other machines, owing to their 
peculiarly shaped E. M. F. curve, and such a construction is now 
being avoided when possible, notwithstanding its cheapness, — — 

The curves thus obtained often show very marked odd harmonics, 
Which give rise to more or less heavy equalising currents; and 
machines of the homopolar induction type often give ап E.M.F. 


consideration, however, showed none of these drawbacks, owing to 
the special shape of pole, which had been predetermined with the 
object of eliminating these defects, and which was found to answer 
the purpose perfectly. 

In running, the only sound emitted was due to air churning, it 
being quite impossible to detect any difference when the exciting 
current was switched on or off. 

The six hours’ test which was carried out was, as already stated, 
limited by the available power. The motor-driven balancer and 
booster set was driven from the three-phase side of the motor 
generator, the direct current generator running as a motor; but it 
was only possible to get 80 per cent. of the full load on the small 
set. To reduce the number of readings, the two balancers were put 
in series and the two boosters as well. 

In jadging the overall efficiencies given, it must be remembered 
that we are dealing with four conversions, and that the machine 
driving the whole was working far under its load, and under 
abnormal conditions. Tne three-pbase generator was only giving 

out 47 per cent. of its full load and the 
balancer set only 80 per cent. 

The highest temperature rise was found 
to be 58° F. in the laminations and field 
coil of the small alternator. The readings 
were all taken simultaneously on instruments 
calibrated for the occasion. 

The three-phase voltage given was measured 
from the neutral point to one of the ter- 
minals, and the line voltage is therefore 
obtained by mult plying the observed value 
by v 3. The volta and amperes for both 
the alternators are the same, as there was no 
line loss, 

All the machines, with the exception of the 
direct current motor, were separately excited 
off 230 volts, and the power absorbed for 
this purpose was taken iato account in calen- 
lating the overall efficiencies. 

Tbe direct-current macbioes in tbe smaller 
set were provided with carbon brushes, aud 
carried their full load sparklesaly either 
as motors or as generators with the brushes 
always in the same position, namely, in the 
centre of the nevtral zone. 

A special test was made to see whether the boosters complied 
with the specification,and it was found that it was possible, without 
ever moviug the brushes, to reduce the pressure from the maximum 
value of 70 volts, not only to 10 volts as specified, but to 0 with 
full load current, and the current could even b» increased to 135 
amperes before any sparks at all were observed. 

Seven sets of readings were taken, which agreed between them- 
selves to a remarkable degree, the overall efficiences varying between 


— 


Fia. 4.— THREE PHASE SyNcunoxovs Moros. 


59:7 and 61 per cent. We give below the results of one of these tests 


nearest the average. 
We give on p. 282, a view of the new works which bave recently 


been built by Messrs. Rosling & Fynn, Limited, at Thornbury ; 
the removal has begun, and it is hoped that work will be in full 
swing on the new premises by the ena of this month. 


carve with unsymmetrical quarter periods. The machine under 
Direot-corrent motor. Three-phase generator. Three-phase motor. Balancers. Boosters. Ее Em. 
Volta. Amps. Ex, am d Speed Volts. Amps. Ex. amps. | Volts. Amps. Ex. amps. Volts. Amps. Ex. amps. | 8 . | ciency. 
. Ex, amps. | Volts. Amps. Ex. amps. Speed. | 
4°03 569 1,815 13°2 2°467 526 845 221 219 | 1336 76 14515] 851 60 3 


1,815 132 


* 


* Overall efficiency of the four conversions, 


E a 


LY. this contingency, the requirements of the country would be met by 
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a ^ expire at the end of 1903—it is considered that the Teutonic 
wea AY electrical trade will be restricted to Germany in the future. 
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ESTIMATING THE POWER OF MOTORS. 


THE report of Dr. Rasch to the Tramways Congress of 1902 points 
out that the German regulations regarding motors classify three 
kinds of service, viz., intermittent, momentary and continuous, and 
a motor should be rated for power according to the variety of service 
for which it is intended. 


If this is 80, ought not every motor to be stamped with the output 
of which it is capable on each class of duty ? 

Traction motors, of course, come under the first category, and 
when tested must be closed up exactly as when in service. The 
kame regulations hold that on a trial of one hour a traction motor 
should not at normal rating rise in temperature beyond permissible 
limits. The reporter thinks a one-hour test is not sufficient, 
because though normally loaded below its average, it has to work 
through a period of 14 to 16 hours daily. He endeavours fo 
formulate the results of a study of the question by M. Max Miller. 
The formula is 


1 71 


* 
——— — 


— 


where z is the required duration of trial to be made; 
т = time the car is out of the depót ~ 
11 - s working; and, therefore, 
T — T; is the cooling period. 

t is the permissible excess of temperature centigrade above atmo- 
sphere, and the assumption is that 28° C. per hour will be lost by 
radiation and convection. 

Thus, if a motor works 73 hours out of a day of 14 hours, the 
value a will work out as two hours as a suitable test at full load. 

As regards overloads, the same regulations do not allow that an 
overload of 25 per cent. should continue more than half an hour for 
generatore, motors, rotary converters and transformers, and they 
allow an overload of 40 per cent. for three minutes, which usually 
will be thought insufficient, but is sufficient if the motor is rated 
high enovgh. An hour's trial load is really greater than the 
working load. : 

In reply to questions, one company asks for an overload of 100 
per cent. during several seconds. Another asks the same for five 
minutes with a temperature rise 20° С. lees than usually required. 
The German regulations as to temperature rise allow, when the 
atmosphere does not exceed 35°, or, say, 95° F. :— 

For cotton insulation 50° С. = 90° F. ` 

» paper i 60° C. = 108° F. 
„ mica, asbestos, &c., 80° C. = 144° F. 

For stationary coils an additional 10° C. = 18° F. all round is 
allowed. . 

For traction motors the limits may be increased even 20* C. — 
36° F.ifthe trial is made in a test room, presumably to allow for 
movement of the car promoting cooling. 

M. Dettmar considers that for cotton insulation a stationary 
winding may be allowed a temperature of 95? C. = 203° F., but 
this should not be permitted on rotating coils. 

It is considered by many, and agreed to by the reporter, that the 
first quality of a motor is not high efficiency, which may be 


.gecondary to other considerations. The tractive power of a motor 


evidently depends on four factors—torque, gearing efficiency, 
gearing ratio and wheel diameter. Only the first properly belongs 
to the motor, and it is advised to characterise motors by two 
factors, M and х M being torque in kilogram-metres and х the 
revolutions per minute. 


These two factors are related to the power, w, in watts, as 
follows :— 


2 т 9'81 
W - MN = 1028 MN. 

60 8 
The factor 9:81 is, of course, the metrical coefficient of gravity. 
This does not represent the input of the motor, but the output, 
or 92 per cent. to 97 per cent. of the input. Admitting an efficiency 
of 95 per cent.—this seems high—we have 


w = о. = 108 мн, | ` 


A motor designated 20/550 would then be one that at normal 
load gave a torque of 20 kilogram-metres at 550 revolutions per 
minute. 


Its input would be 1:08 x 20 x 550 = 119 kilowatts, or 20 
amperes at 600 volts. 


W. H. B. 


——— — 


THE GERMAN ELECTRICAL INDUSTRY. 


MORE UNSATISFACTORY ReESULTS.—THEe OPTIMISM 
or ENGLISH SCIENTISTS VIEWED FROM THE LABOUR STANDPOINT. 


Tne crisis in the German electrical engineering industry has by no 
means passed away, as is shown by the reports of the various com- 
panies, and more attention is now being paid to the question of the 
new tariff, in view of the fact that the Commission engaged on the 
consideration of the scheme has completed the sections which relate 
to mechanical and electrical machinery and plant. If these sections 
of the bill are finally adopted, and the highly protective tariff prevents 
` the conclusion of new commercial treaties—the existing agreements 


In 


a comparatively small portion of the existing works. Meanwhile, 
as the Association of German Electrical Engineers does not deal 


with commercial questions, an organisation has been formed under 


the title of the Association for the Protection of the Common 
Economic Interests of the German Electrical Industry. The council 
of the Association comprises Herr E. Adt, of Ensheim, Herr A. 
Haeffner, of Frapkfort-on-Main, and Herr G. V. Lynen, of Stolberg, 
whilst the secretary is Dr. R. Burner, of Berlin. 

Some important electric railway schemes are at present under 
consideration. One relates to Hamburg, where the municipal 
authorities, after an inspection of the elevated and underground 
railway in Berlin, and the suspended railway at Elberfeld-Barmen, 
have instructed the Continental Company for Electrical Enterprises, 
of Nuremberg, to submit a scheme for an urban and suburban line 
on the suspended system; whilst a similar railway is projected 
between Berlin and Rixdorf. The Continental Company may be 
remembered as the trust for the Schuckert Company. In mentioning 
the latter it should be stated that the company, as was the саве a 
year ago, does not prospose to pay апу dividend for the financial 
year which recently terminated, owing to the enormous loss 
of £770,000 having been incurred during the year. The 
Lahmeyer Company, too, has been exceedingly unfortunate, and is 
actually coming forward with a proposal to issue fresh bonds to the 
extent of £300,000. If the emission is proceeded with and is suc- 
cessful, it will be as great a surprise as the heavy loss incurred by 
the company during the past year. 

It is never a prudent policy to underrate the competitive 
capabilities of trade rivals, but on the other hand it is possible to 
portray them in too brilliant colours. In the course of his evidence 
placed before the Technical Education Board of the London County 
Council, Mr. J. W. Swan states that “in electrical industries the 
businessis carried out on an enormously larger scale in Germany 
than in England; as an instance, one of the largest German electrical 
engineering firms had recently on their books orders amounting to 
£10,000,000.” It would be interesting to know the name of the 
firm. Was it the Siemens & Halske Company, the Allgemeine Com- 
pany, the Schuckert Company, the Union Company, the Lahmeyer 
Company, or the Helios Company ? Ten millions sterling yielding 
10 per cent. means a profit of £1,000,000 ; producing 5 per cent. it 
implies a profit of £500,000. Where is the company which has 
earned the latter profit during the past tao years, let alone the 
possession of orders on the books on any one day, week or month of 
the value of £10,000,000? Or is the alleged possession of orders to thia 
extent synonymous with heavy monetary losses? Then, again, Prof. 
Fleming, alsoin his communication tothe Technical Education Board, 
thinks “it is certain that the prosperity of many great businesses in 
Germany, such as that of Schuckert, the great electrical 
engineering firm. . .. the Allgemeine Elektricitüte Gesellschaft, 
of Berlin, and others, is due to the great intelligence of their 
directors and managers in expending such large sums on scientific 
research in connection with their businesses"  Admittidg the 
position of the Allgemeine Company—although the last dividend 
which was paid nearly a year ago amounted to 12 per cent. as 
against 15 per cent. in each of the four preceding years—Prof. 
Fleming could not have been more unfortunate in his selection of the 

Schuckert Company, with its absence of dividends for the past two 
years, as the first example of the prosperity of many great busi- 
nesses in Germany. Let it be said to the credit of Mr. Jobn 
Burns that exaggerations respecting the progresa in the Fatherland 
do not lead him to the belief that the English engineering trade is 
going to the dogs for the alleged lack of technical education. 
When the Battersea Knight of Labour addressed the County 
Council on the subject the other week, he declared that on the 
occasion of & recent visit to Berlin he found tbat out of 117,000 
men associated with the engineering and electrical industries in 
that city no less than 27,000, or 26 per cent., were out of work. Oa 
the other hand, taking the same number in the same trades in 

* England the men out of employment only amounted to 3 per cent. 
The figures in regard to Berlin appear to be correct, judging from 
the statistica published by the labour organs issued in that city, and 
if this be the case, the worst has not yet been reached respecting 
the works in the German capital. | 

The position of the Lahmeyer Company, of Frankfort-on-Maine, 
as indicated by the preliminary statement which has been issued 
by the directors prior to the publi-ation of the annual report for 
1901-1902, is more astounding than one had been led to expeet, 
whether rightly or wrongly, from the pessimistic rumours which 
have been circulated on the Stock Exchanges during the past month 
or two. Having distributed as much as 11 per cent. for one year 
of its existence, and even paid a dividend of 10 per cent. for 1900- 
1901 on a share capital increased to £500,000, the heavy loss 
incurred during the past financial year has come as a complete 
surprise to the shareholders, if not in certain other quarters. 

Including the balance brought forward from the previous year, the 

gross profits amount to £113,512 as compared with £215,805 in the 
preceding 12 months. After meeting interest payments on the 
bonds, providing for ordinary depreciation and covering the work- 
ing expenses of £116,586, the statement shows a loss of £124,693 
owing to the necessity which has arisen for writing off or making 
provision for depreciation of investments, doubtfal business, 
advances to electricity works, &c., to the extent of £97,479. The 
total deficit is covered by drawing upon the reserve fund, which 
thereby becomes reduced to £4,000, but it will be seen that even if 
the obligation to provide for extraordinary depreciation did not 
exist, the working results for the year alone would show a loss of 
over £27,200. The directors attribute the unfavourable position, 
firstly, to the extra provision for depreciation ; secondly, to the great 
depression in the prices of manufactures combined with the pos- 
session of large stocks of raw materials which were bought at high 
prices; and thirdly, to the losses incurred in Connection with the 
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` Russian branch, the operations of which are now being curtailed. 
In commenting upon the unfortunate position of the company, a 
communication, apparently emanating from a competitive company, 
states that the Lahmeyer Company has concluded contracts and 
incurred risks which bear no relation to the finances of the under- 
taking, and tbat, although most of its rivals are better equipped for 
manufacturing purposes, they could not compete with the Frankfort 
concern in the matter of prices, because the latter desired business 
at any price whatever; and further, that the expenditure on the 
Paris and Dusseldorf Exhibitions has been excessive, amounting to 
£75,000, and that even if the exhibits are sold, the transactions will 
only be effected at a sacrifice which is out of all proportion to the 
success obtained, and which will lead to a further reduction 
in prices in the whole trade. It appears, however, that apart 
from the alleged cutting of prices, three-fourths of the exhibits at 

Dusseldorf have been disposed of, and that the outlay on the two 

exhibitions has only amounted to one-sixth of the sum in question. 

But, after all, the outlook is far from being of an encouraging 

character. The capital of the company now stands at £1,000,000, 

the increase from £500,000 haviug been effected for the purpose of 
acquiring the sbares of its trust (the German Company for Electrical 

Enterprises), and the bond issue, wbich amounted to £300,000, has 
been advanced to £700,000 in order to absorb the bonds of tbe same 
trusí. It is now proposed to make a fresh issue of bonds to the 
extent of £300,000, which will bring the loan debt on an equal basis 
with the share capital of £1,000,0C0. The fact of a further charge 
being sought to be imposed upon the undertaking has not been 
received with pleasure in view of the past ycar's working results. 

The Watt Accumulator Works Company, of Berlin, which had a 
share capital of £75,000, has been so unsuccessful since its forma- 
tion that the shareholders have decided to wind-up the concern by 
voluntary liquidation. At the general meeting held a year ago, a 
scheme of reorganitation was approved which provided for the pay- 
ment of additional capital on the sbares, but as the minimum 
amount which was fixed has not keen received, the only course 
open is to terminate the operations of the company. It is considered 
that the Watt accumulator patents are of value, and the battery 
capable of development, but the company lacks the meana for 
becoming prosperous. The German Genossenscbafts Bank, and the 
banking firm of Kcenen & Co., have already made such large 
advances that it is impossible for them to grant further loans to a 
company which only pcssesses a single utilisable article. The 
battery, which was originally intended for use in connection with 
the operation of electric tramcars, bas proved to be inapplicable, 
whilst years of experiments would be required to render it 
remunerative as applied to the propulsion of boats. It is considered 
that the accumulator could orly be converted into a prosperous 
business by having large financial means at the company's disposal 
or the support of a banking institute or electricity company, but 
the bank connections have acted іп the most liberal manner in the 
past, and are unable to do any more. In addition, the working 
expenees have been co high that very considerable orders would be 
necessary to meet them, and taking all things into consideration, the 
liquidation cf the company seems to be the best termination to an 
undertaking which has cnly resulted in loss from the time of its 
inception. 

The Helios Company, of Cologne, which after absorbing the 
reserve fund closed its financial year for 1900-1901 with a deficit 
of £245,000, has not yet issued its report forthe past year. At that 
time the directors expressed the hope that by means of a reconstitu- 
tion of the board, by refraining from embarking on promotion 
business, and by restricting the activity of the company to the 
development of its own manufactures, it would be possible to 
restore the undertaking to its former position of prosperity ; and no 
doubt was entertained that rati:factory results would in time be 
obtained on this basis. It was then thought that a reorganisation 
of the company would be unnecessary, but the healing power of 
time bas proved deceptive, as the directors now propose a decisive 
reduction of the shares and the provision of fresh capital. The 
details of the scheme have not yet been published, but the proposal 
for raising money is understood to take the form of an issue of 
6 per cent. preference shares, a portion of which is to be exchanged 
for existing bonds. The company would then still bave a loan 
debt of £700,000 and a bank debt of £300,000. The banks asso- 
ciated with the company have arranged to allow credit for a period 
of five years at æ fixed rate of interest of 4 per cent. The financial 
scheme of reorganisation, the details of which will shortly be made 
known, will be submitted for the consideration of the shareholders 
at the general meeting to be held in September. 

The North German Cable Works Company, of Nordenham, which 
has à share capital of £200,000, has decided to increase this to 
£300,000 by the issue of new shares at a premium of 23 per cent., 
the money being required for the purpose of enabling the company 
to complete the construction of the second German-Atlantic cable. 
According to the directors' report, the sale of manufactures during 
the past year yielded £23,686, as compared with £3,836 in the 
previous year, and the laying and improvement of cables produced 
£13,836, as against £1,843, whilst £1,071 was derived from rents 
and bark interest. On the other hand, the expenditure amounted 
to £27,839, as compared with £2,420, thus leaving a net protit cf 
£10,754, which has been entirely written off for depreciation of 
Works and the cable steamer. The report states that various ex- 
tensions were cirried out at the works during the year, and a further 
enlargement will be made this vear in connection with the manu- 
facture and laying of tbe new cable to the United States. Thecrder 
Riven by the Imperial Post Oflice for a fifth German-English cable 
from London vid Borkum was completed, and the cable laid in May, 
1901, whilst various small contracts were received in the summer 
from the Government and the German telegraph companies. At 
Present a three-core cable is being laid from Wangeroog to the 


Rothesand Lighthouse. The company bas placed an order with the 

Vulcan Shipbuilding Company, of Stettin, for the construction of a 

second cable steamer capable of carrying 5,000 tone, and required for 

the laying of the second Atlantic cable and other proposed extensive 
cable lines ; and full employment of the works appears to be assured 
for the current year. 

The Electrical Investment Company, of Cologne—the trust of 

the Helids Company—has been successful in carrying through the 
scheme of reconstruction which was approved at the last general 
mecting, and which provided for a reduction of tbe original capital 
to £375,000 and tbe increase of the capital to £500,0C0 by the issue 
of preference shares. At present the capital is divided into equal 
amounts of ordinary and preference shares, snd agreements have 
been entered into with the Helios Company which alter the 
financial arrangements of the two concerns in rcgard to shares held 
in various companies. Without entering into avy details respecting 
these agreements or the different investments of the company, it 
may be mentioned that the directors’ report for the year ended 
June 30th shows & surplus of £12,920, which is proposed to be 
carried forward to the next account. "There is, therefore, not to be 
any distribution for the past year on either the preference or the 
ordinary capital, but in view of the carry forward and tbe expected 
development of the various undertakings in which the company is 
interested, the directors hope for the current year to be able to 
effoct the full service of the preference dividend in addition to a 
small interest payment on the original shares, The ordinary 
shareholders, who have incurred such heavy losses in the past, 
reciprocate the hope expressed in the present report. 

The share and bondholders of the Kummer Electrical Company, 
of Dresden, which went into liquidation in connection witha serious 
bank failure which took place a year or two ago, have now appointed 
a committze to investigate a scheme for tbe recrganisation of the 
undertaking. Over 200 persons attended a recent meeting at 
Dresden, when a report was presented by Herr Horn indicating that 
the Kummer works must be purchased aud contiuued if it is desired 
to prevent further considerable losses from being incurred, aithough 
tne present position of the electrical industry does not justify the 
formation of an optimistic judgment on the subject. ‘The report 
submitted that it the Niedersedlitz werks could be purckased for 
£75,000, it would gradually be possible, with technical management, 
fur the buyers to recover the amount of their losses. The equipment 
and machinery are said to be capable of being prcductive, although 
consisting partly of old types which would have to be replaced. 
Whether tbe scheme will eventually be carried through remains to be 
seen, but it is now reported that in the event of the Niedersedlitz 
works being put up to auction, an important Saxon financial institute 
proposes to Lecome the purchaser for the purpose of establishing the 
motor car industry on a large scale. 

The directors of the United Electricity Works Company, of 
Dresden, which was formed in 1597 with a capital of £30,000, for 
the purpose of acquiring the installation business of Oscar Beyer, 
and whose capital has eince been increased to £95,400 by the pur- 
chase cf various works, have resolved to recommend the voluntary 
liquidation of the concern, owing to ite unfortunate financial 
position. Severely hit by the collapse of the Kummer Company 
and the general depression in the electrical industry, the company 
has endeavoured to carry through a scheme of reorganisation, and 
by this means and the closing of the branches in Hamburg, Breslau, 
Gera, Konigsberg, and Vienna, it was hoped to place tbe under- 
taking on a satisfactory basis, As this expectation has rot been 
fulfilled, the directors have considered it advisable to adopt the 
cour:e already indicated. 

Among other companies which may be briefly referred to, may be 
mentioned the Korting’s Electricity Company, of Hanover, which 
proposes а dividend of 6 per cent. on a capital of £150,000; the 
Westinghouse Electricity Company, of Berlin, kas incurred a loss of 
£9,396 on a capital of £520,000, of which £12,500 is paid up; the 
Rhenish Schuckert Company, of Mannheim, pays 4 per сеш. on 
£112,500, as against 7 per cent. on £75,000 ; the Lippe Company, of 
Detmold, shows a protit of £1,512; and the Esslingen Engineering 
Works distributes 5 per cent., as against 65 per cent. a year ago. 


^ 


THE ARBITRATION BETWEEN THE 
METROPOLITAN ELECTRIC SUPPLY CO. 
AND THE 
MARYLEBONE BOROUGH COUNCIL. 


THE proceedings of this arbitration between the Metropolitan 
Electric Supply Company, Limited, and the St. Marylebone 
Borough Council to decide what price shall be paid for the Maryle- 
bone portion of the company's undertakiug, were resumed on 
Monday, August 4tb, at the Surveyors’ Institute, Westminster. The 
tribunal consists of Mr. G. A. Russell, K.C., umpire, assisted by Mr. 
Richard Vigers and Mr. W. C. Ryde sitting as arbitrators. The 
case for the company having closed at the last sitting, Mr. Fletcher 
Moulton, K.C., proceeded to open the case for the Marylebone 
Borough Council. He said that the task before the tribunal was 
not an easy one, because it was a very novel one. They had to 
value an undertaking of a kind which, though common now, had 
only existed during the last few years, and in which there had been 
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little experience of the ultimate fate of such undertakings, and still 
less experience in the mode of valuing them. The company had 
put in a claim based not on the particular circumstances of their 
undertaking—they had put forward an estimate resting almost 
entirely on hypotheses which he thought were not supported by 
the circumstances of the case, and the sole warrant for which was 
the effect of imagination, no doubt honestly exercised by the 
witnesses. He agreed that when they were valuing something 
which was substantially in the future they must to some extent 
make hypotheses—they had not got any certainty as to what would 
happen in a few years, It would be his desire to the best of his 
ability to show the tribunal what was a fair value for the 
undertaking, and to do во they had to face to a cer- 
tain ex;ent the difficulties of the future. Не thought he would 
be able to show that they could foresee that future with much 
greater accuracy than the loose suggestions which had as yet heen 
put before tbe tribunal. In using the words loose suggestions,” he 


OEE E DO mean that there had not been a vast amount of industry and 


great ability shown in the composition of the various tables which 
had been put in. S» far as accountants' work was concerned, these 
tables werc, no doubt, accurate and careful, but the value of the infer- 
ences which were sought to be drawn from them was destroyed by the 
actual results. The undertaking to be valued was not one whose 
circumstances were ordinary, because when the companv applied for 
its powers it was obliged to come to terms with the local authorities, 
and it only obtained the consent of the local authority by entering 
into a contract, the terms of which seriously moditied its position. 
But in valuing the undertaking, the company had done во upon the 
hypothesis that those obligations did not exist. Having explained 
at length the agreement entered into by the company with the 
Marylebone Vestry in 1889, which, he contended, provided for a 
self-contained supply to Marylebone, counsel dealt with the exist- 
ence cf the Willesden station, which, be submitted, was not to be 
allowed to interfere with the agreement of 1889. The company, he 
said, got Willesden on the terms that their undertaking was not to 
be affected at all by the powers which Parliament gave them to 
supply from that place. The company arranged that Willesden 
should be the source of supply, and by so doing were leaving the 
Marylebone stations absolutely at variance with Clause 1 in the 
agreement. The consequence was that they thought that sale 
_was better than having to practically re-instal the company 

in Marylebone with an adequate installation which they could 
appropriate to the supply of. Marylebone. The undertaking 
the tribinal bad got to value in Marylebone was so unequal to the 
task that he thought he would be able to show by witnesses that 
practically what there was in Marylebone was worthless except 
the mains—that in order to perform its obligations under Clause 1 
of the Agreement everything would have to b» made new; the 
whole of the plant would practically have to be got rid of, and the 
whole of the buildings would practically have to be reformed. 
They would find that what there was in Marylebone was practically 
a plant which the company had not used to anything like its full 
extent because it was antiquated; it was impracticable; it was 
uncommercia!; it was quite unequal to supply the demand, and 
if the company began to eet itself in order and to keep the obliga- 
tions of Clause 1 of the contract, the first thing it would have to do 
was to make a clean sweep of everything except the mains in Mary- 
lebone. That was a point of very great importance to the Borough 
Council, because, supposing this was the end of the concession, 
what would they have which would enable them to continue tbe 
supply? They would be quite unable to do it, and the very con- 
dition that they put in for their protection would, by reason of the 
management cf tbe company, leave them entirely at their mercy. 
Whether they bought now or at the end of the concession the 
meaning of Clause 1 was tte same, and they ought to be able to 
step in to а complete self-contained system now, just as it was con- 
templated that they would be able to step in to a complete self- 
contained system at the end of the concession. 

The Umpire said tbe tribunal was conscious of the grave import- 
ance of the point Mr. Fletcher Moulton had been urging, but there 
was ancther question which arose in connection with it to his mind, 
viz, that they were sitting there under the Lands Clauses Act. 

Mr. Fletcher Moulton remarked that that point had been befcre 
the Borough Council. They were not making any claim for breach 
of contract. 

The Umpire said that the whole point was whether Mr. Fletcher 
Moulton was right in saying that if some third party had bought 
instcad of the Vestry, the third party would bave bought subject to 
those obligations. "The question was whether tbe third party would 
not have bought free from the obligations, leaving the Vestry to 
have ita remedy against the company for their breach. 

Mr. Moulton said there might be a case where a third party would 
get a worse bargain, because it was not a question of what 
it was worth to him, but wbat it was worth to the people 
from whom they weretaking it—the vendors. It was no ques- 
tion of its running with the undertaking; the question of 
running with the undertaking might affect the value in the hands 
ofthe tbird party, but the question here was what was it he took 
fromthem? It must be valued at what it was worth to them. The 
question of what it was worthto the third party had nothing to do 
with it. There was noidea of transfer in the valuing under the 
Lands Clauses Act. There was an idea of holding, and, therefore, 
the point that the Umpire had raised never could come in under 
the Lands Clauses Act, because that Act was taken from the point 
of view of the man holding it—what it was worth to him, not 
selling. 
| The Umpire said there was all the difference in the world between 
that which was a restriction upon the property, and affected the 


value of the property, and that which was a mere breach of 


contract. 


Mr. Fletcher Moulton: Oh, yes. 

Ihe Umpire: And my property is not worth the less to me, 
Ђесацсе I may have done something to it which has rendered me 
liable to pay £10,C00 to another person. This company may have 
rendered itself liable to pay a large sum by way of damages to 
Marylebone, but that does not affect the value of this property to a 
purchaser—the valuc of the property taken by itself; I mean for 
the purpose of selling. 

Mr. Fletcher Moulton said that was what he wanted to deal with, 
but he must do so by stages. The first thing he wanted to make 
clear was that the valuation in the Lands Clauses Act did not impiy 
transfer. Anything which lessened the profits of the undertaking, 
whether it was by actual expenditure, or whether it was by limi- 
tation of income, if it affected the value to the person who was 
possessed of it, that had to come into consideration in the com- 
pensation that was to be given to him. What passed from the 
company to the Vestry was their installation in Marylebone, 
coupled with this—that it had got to be changed into something 
which would do the Marylebone work. Continuing, Mr. Moulton 
maintained that the moment they had a property which they could 
not sell without consent, they could no longer talk about its value in 
tbe market, especially as in the present case the person who had 
got the restrictive covenant, or who owned the burthen, was the 
person whose copsent they would have to get. 

The Umpire said that of courte if a man could not sell something 
free from a certain obligation, everybody understood that that 
affected the valuation to him, but the point was, that if he could 
tell it free from the obligation, could the existence of the obliga- 
tion be said to affect. the value ? 

Mr. Fletcher Moulton replied that in the present case there was 
no power of selling, and therefcre the question as to whether a 
person could take it into the market and sell did not arise. On 
the question as to what anybody else would give for the under- 
taking, be raid he would be delighted to put it on that basis. He 
would be able to show exactly what the feeling in the market was 
as to what was worth giving. The claim was about five and a balf 
times the capital invested in the work, and most of it was lost, and 
if they looked at the prices of the shares, they would see that the 
most people were prepared to give was by no means anything of 
that kind. The company were calculating on bolding it in their 
hands, and defyirg the obligation which they bad undertaken to 
keep, even to tbe last stage, when they got Willesden, so that if they 
were going to value it by any appeal to future profits, they must 
assume that as a burthen on the undertaking. 

The Unipire: Your point is, that they can only claim for such 


profits as they could have earned consistently after observing the 
agreement? 


Mr. Fletcher Moulton : Yes. 


Continuing his address on Tuesday, August 5th, Mr. Fletcher 
Moulton said he was not going to suggest that there bad not been 
attempts to introduce competition into Marylebone, which had 
failed, but he was going to point out that they should trace the 
cause of the failure, and that the cause of the failure was in 
nothing which they could assume would continue and would be con- 
tinued in the future ; but the reason why competition was not active 
in the district was simply because the local authority itself asked 
that the company should keep competition out. 

The Umpire: They were doing that for their own purpose, and 
not for the benefit of the company. 

Mr. Fletcker Moulton: Yes. 

Mr. Balfour Browne, K. C.: And once they promoted a Bill them- 
selves t^ compete. ; 

Mr. Fletcher Moulton : Precisely. They were, he continued, 
perfectly willing to compete, but they wanted to compete them- 
selves and keep cther people ont. They did not disapprove of 
competition. Their attitude, on the contrary, was in favour of it, 
but they wanted ihe competition themselves. Mr. Moulton tben 
gave the history of the company since its inception, and eaid that 
so far from what they were buying being an unchallengable monopoly 
it was so far from а monopoly that, in the ordinary practice, Parlia- 
ment would, in a very short time, have given competitive powers to 
some other company if it had not been that the Vestry came in 
and purchased the undertaking. What they were buying was the 
undertaking in Marylebone, and what they were to give for it was 
its value in the hands of its owners. It was an extravagant value 
to put upon it to estimate it as though it was an unchallengable 
monopoly. In law it was no monopoly at all, and when they came 
to look at the facts there was every probability that in future com- 
petition would be admitted. The company saved themselves from 
realising that defect in their undertaking in the form of active com- 
petition being let in, by agreeing to sell. But the Vestry were 
entitled to have the undertaking as one liable to have and likely 
to have a competitor, and it was needless to say that that entirely 
altered the scale on which the valuation must be made. Coming to 
the question as to how the valuation ought to be made, he said 
there was no doubt that a question like that in the case of a new 
type of undertaking was one of considerable difficulty. If those 
were things that were eold every day—if they were like leases or 
businesses, or like collieries, there would have been a mass of 
experience passed by the experts giving their attention to the 
matter, which would represent the public interest in the 
chances of profits on such an undertaking, and that was, 
after all, the real question—the present money value of 
such a chance. But this was practically the first case of the 
kind, and therefore they had no such experience to guide them. 
They were, in fact, in the position of being pioneers in making that 
very experience which some day or other might make a task like 
that an ordinary task, just like a valuation under the Lands Clauses 
Act of public-houses or other buildings. The only fact which 
might be regarded in the light of a public estimate of the value of 
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an undertaking of that kind was to be found in the price at which 
its sbares stood in the market. He would not for а moment pnt 
that forward as conclusive, but it was the only thing of the nature 
of an estimate of its prospects. He must, first of all, consider the 
question of what was the prospective income before he dealt with 
the question of how that was going to be turned into present value. 
If he went to the tables which the company had put in it appeared 
to him that the apparent accuracv which their detailed character 
gave them was wholly delusive. The tables suggested that a person 
would give £64,000 for the profits of the undertaking in 1930. To 
that he would say that the undertaking bad never been able to pay 
4j per cent. on the capital actually invested in it. Perhaps the last 
year ortwo, if they were to take off the useless capital—that capital 
that had not been already turned to profit-bearing use, it would just 
have done that; but if they put aside the proper amount for depre- 
ciation of capital that had been invested, he thought he was right in 
saying that it never yet bad paid as much as 4} per cent. on the 
capital issued. Yet it was represented there as being so profitable 
that the tota] claim in respect of about £500,000 invested was some- 
thing like £2,700,000. | 

The Umpire asked Mr. Moulton whether he had formulated in 
bis own mind what was the principle of value which he understood 
the claimants had put forward. | 

Мт. Moulton said he understood that they had taken the 
statistics in the past, and had estimated on certain hypotheses as to 
the continuance of increase of consumption in the future. They 
bad also estimated the amount of extra capital that would be 
required to meet that consumption. They had then taken a certain 
percentage of that additional capital as representing what must be 
deducted from the future receipts to meet it. Then they had esti- 
mated the price that they would be able to charge in the future. They 
had also estimated on a certain hypothesis what the cost of that would 
be, and having got the net profit by subtracting from the price, the 
revenue derived from the sale, the cost, and secondly, the charges 
for additional capital, they got what they called the net profits of 
the year. Those they had valued as deferred payments, and 
to that they had added what they received in respect of that which 
was embodied in plant and buildings in the undertakings, the use 
of which was neceseary for them in order to earn their income 
during the 30 years, and they bad added to that a claim for 
severance because they said they were being cut off from 
Willesden. 

The Umpire said that so far as he understood the underlying 
principles of the claimants’ case, it was—leaving severance ont of 
sight for the moment—that they asserted that they were entitled 
to the full present value of the whole of their net profits which the 
company would have received during the remainder of the term of 
ita existence, plus the present value of such property as at the end 
of the term they would have been able to hand over to a successor. 

Mr. Fletcher Moulton said he quite agreed, but he joined issue 
with the principle in toto if the words “present value” were used 
in any other sense than the price which a reasonable purchaser 
would give for it. In order to get some fairly accurate idea of the 
future scale of the company, they must first of all consider the 
probable scale of the business of the company. Witnesses on behalf 
of the company had put forward the contention that the business 
would consist of two important branches—the sale of electricity for 
lighting, and its sale for power. They had put forward the scale 
for lighting as some 25 million units per year, and for power eight 
million units. Those figures showed at once that they were 
hypothesising in the one case with a huge growth in the future, and 
in the other case a creation in the future. At present they 
sold something between four and five million units for 
lighting and practically nothing for power. They bad been in 
existence over 11 years, and the total number of units sold for 
power in 1901 was not 80,000. They had come to those gigantic 
figures by a prophecy based upon the growth during the period of 
the existence of the company. They had looked at its growth, and 
imagined that, with certain adjustments, a growth of that type 
would go on in the future. He joined issue absolutely with the 
soundness of that method of calculation. Mr. Moulton then, at 
some length, went into the subject of the competition which elec- 
tricity would have to meet within the future for lighting purposes 
from incandescent gas, and said, with regard to the probable use for 
power, the important point to be considered was the price at which 
it could be profitably supplied, and in considering that question 
they were obliged to consider that a company would have to put 
plant down for their maximum demand. Reference had been made 
to storage batteries, but his witnesses would tell them that those 
storage batteries did practically nothing to relieve them of the 
obligation of generating their electricity at the moment they wanted 
it; all that storage batteries did was to allow them to shut down 
their machines at times when they had a very small demand. 
Therefore, in calculating the price at which power could be supplied, 
they would have to allow for capital charges for plant. Dealing 
next with the probable demand for power in Marylebone, the 
learned counsel said that the suggestions that had been put forward 
as to ite being used for domestic purposes might be set aside, as the 
quantity so used would be very infinitesimal, and would all come 
at peak time. The only object which it might be said was more 
or less under the control of the suppliers, was the suegestion that 
it would be used for charging automobiles, but the difficulties there 
were very numerous. In the first place, automobiles did not exist, 
and it was very doubtful whether they would ever exist in large 
numbers. He pointed out that it would be impossible to charge 
automobiles in private yards, and that batteries would require very 
careful looking after. He should say that Marylebone would be 
one of the most difficult places in which to obtain large depots, which 
would be necessary to supply power for automobile purposes. Mr. 
Ferranti had talked about the uses of electricity for heating purposes, 


but those uses did not exist, never would, and never could exist, on 
account of the relative high cost which would have to be charged in 
comparison with gas or coal. 

Mr. Fletcher Moulton, с ntinuing his address on Wednesday, 
August 6th, said he wonl 1 next proceed to the question of the 
revenue and working cost of the company in the future. The 
question to be first considered was at what price the company sold 
the electricity they produced. With regard to that there was more 
than one complicated question. In attempting to judge the future 
price they knew perfectly well that prices of that kind bad a ten- 
dency to go down in order to attract further customers, but in the 
present case they had not got that simple problem, because they 
had a case in which they must really look upon the prices as com- 
petitive prices. Whether or not a competitor was to divide the 
field, he claimed that they were entitled to the price which com- 
petition would have produced, because they had that clause in the 
agreement which subetantially provided that the price in Maryle- 
bone should be the eame as the price in the Strand. Of course, 
competition had the effect of sending down prices, because, do what 
they would, the companies bid against one another, and when they 
found there was such a difference between the price charged in 
Marylebone and the prices charged in the mid- London area 
as the difference between 4:40. and 5˙12d.— a difference 
of jd. or 15 рег cent.—they saw results which it was 
not difficult to believe competition had had something 
to do with. He would liked to have heard Mr. Conacher's 
account of the reasons which led to those prices being charged in 
mid-London. Having traversed the evidence given on behalf of the 
company on the subject: of price, Mr. Moulton said that like gas 
and water, electric light was a thing in which the business itself 
was no doubt of a speculative character, but taken as an under- 
taking, the quantum of the profits was highly speculative, and the 
consequence was that they must recognise that in using any figures 
asa guide to the price that they would offer for the company. 
What would a person coming in to take that business over and 
wanting to consider how he could carry it on and the profits he 
could get— what could he offer as the price? To ascertain that, let 
them see what the profits would amount to at the present time, if 
for the first five years they discounted it 5 per cent., the next 10 at 
73 per cent., and the next 15 at 10 per cent. He felt satisfied that 
aprudent man, considering the risks of that undertaking, the 
struggles with its physical competitor gas, the risks of other com- 
petitors getting leave to come in, would be entitled to do that. And 
also he ought not to forget a fact that bad an influence upon the 
public mind as to price, viz., that the prices in municipal areas were 
unquestionably much lower than theirs. He said a prudent man 
would not be willing to look at far-distant profits much higher than 
that. He thought he would be able to satisfy the tribunal that that 
was a fair and reasonable estimate that a man would make before 
he offered a price. On the question of severance, it was common 
ground that if the Vestry were entitled to a self-contained supply, 
the claims for severance would go; but assuming, for the purpose 
of his argument, that there was no such right, he said that the 
tables put in by the company, and the figures on the point, were 
quite unsustainable. In their table the maximum demand in Mary- 
lebone, which was the figure on which all electricians made their 
caleulations, was in 1901, 4,386 kw. Now they had put down 
generating plant, and then measured the difference in the area of 
supply by, of course, the weakest of the two elements of the gene- 
rating plant in Marylebone, which happened to be the boilers, and 
they took 2,051 as being the deficiency. That figure was used to 
calculate the Marylebone proportion of the cost of generating and 
transforming plant at Willesden and of the requisite trunk mains. 
But that was an utterly hypothetical calculation, because the actual 
demand of Marylebone and Willesden, even at the maximum 
moment, was not represented by 2,051. As a matter of fact, they 
worked the stations just as was convenient. They used Willesden 
as much as they could, and Marylebone station practically only 
with the peak load. That, of course, was the meaning of the 
cheap generation at Willesden. Willesden had a station 
load factor of a very much higher figure than the Maryle- 
bone station, because almost all the non-peak load was done at 
Willesden, so that, of course, the cost of generation at Willesden 
did not really show the true cost of generation, because 
the excessive burden, the peak burden, was taken by those 
plants which were very much idle during the day. That was 
the way in which it had been worked, and that demand, both on the 
maximum day and other days, could not be calculated in any way 
from the actual plant—the amount of plant at the Marylebone 
station. If they turned to Table 22, on which a claim of something 
like a quarter of a million for severance was based, they found, 
* Extent to which Willesden can be used after 1902 for the 
purpose of the mid-London area, and also temporarily for 
the purpose of the Paddington area" The columns were 
calculated on the supposition that in the mid-London area 
the mid-London plant was working at its maximum, and the 
difference between that and the demand they put down to 
Willesden as being the only extent to which that could be used. As 
a matter of fact, not only could it be used to a larger extent, but it 
was habitually used to a larger extent. It was just in the same way 
with the Paddington area. Even at the peak time, the plant at 
Paddington, and, he believed, the plant in mid-London, was not 
doing its maximum, but at other times there was a perpetual and 
continual demand upon Willesden. Therefore the tables which had 
been put in were fictitious, and did not represent the real state of 
things. All they represented was the difference between the 
plant that was found at Paddington and  mid-London, and 
the maximum demand in the year 1901 in those two 
places. The real guiding principle was the extent to 
which Willesden must have been used for mid-London, or 
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must be used for mid-London or for Paddington. They had found 
the amount of plant idle at Willesden by imagining that their other 
machinery in Paddington and mid-London was working at its fall, 
although that was not true, and it never was во, and then they had 
taken the whole of that which would not then be used, and put that 
down to Marylebone without the slightest consideration of whether 
My i: had machines capable of doing any, and what part 
of it. ; 

The Umpire said he would like to be clear on that point. If 
they looked at Table 22, Sec. B, thev would see that the capacity 
at Willesden on December 31st, 1901, was 4,500 kw. The total 
used for Willesden in Sec. B was 1,063 kw. That would leave a 
balance, which upon the same method as was employed in Sec. B, 
would throw upon Marylebone 3,437 kw., but if they applied to 
Marylebone the same measure that they applied to the other areas, 
then they found from Table 14, A, that the use of Willesden for 
Marylebone would have been 2,051 kw. That, he understood, was 
Mr. Moulton's argument. 

Mr. Fletcher Moulton: Yes, just so. 

The Umpire: According to the method employed in Table 22, B, 
3,437 Kw. would have been taken as the use of Willesden to be 
thrown upon Marylebone. 

Mr. Fletcher Moulton: Yes. 


The Umpire: Whereas if you apply to Marylebone the same 
method that they applied to the other areas then on their own 
figure, 2,051 xw. is all that is thrown upon Willesden. 

Mr. Fletcher Moulton: Quite so. Continuing, he said that a 
striking example of that was obtained if they looked at the year 
1905. ‘The difference between 1905 and 1901 in output was, roughly 
speaking, 3,000,000 units, which would be3,000 xw. The deficiency 
in 1901 was 2,000 kw. 3,000 and 2,000 would make 5,000, and if 
they looked at 1905, they put on them the obligation of using up 
8,000 kw. The consequence was that they probably assumed that 
the machinery in the other areas was used to the full, and that 
Marylebone was responsible for using up everything else tbat 
happened to be in Willesden, and so in that year they made it 
responsible for taking 3,000 Kw. beyond what its own machines 
would do—which was more than the total demand in Marylebone 
would be. In making such a table it was quite evident that they 
had taken in the Paddington area—that it must have a gelf-contained 
supply, and the consequence was that as soon as a certain time had 
elapsed, during which, they calculated they would be able to give a 
self-contained supply, immediately, according to their table, they 
threw loose and considered as unused, a vast amount of plant at 
Willesden. They flung the whole of that upon Marylebone, and 
they did it in a most thorough and most complete way. That was 
the principal part of their claim against the Vestry for severance, 
and when they came to look into the histery of the installation of 
plant at Willesden, the case became really worse. 

The proccedings were then adjourned. 

( To be continued.) 


OUR LEGAL QUERY COLUMN. 


[Questions addressed to the Editors for insertion in this column should 
be written on one side of the paper. Free use of fictitious names, ёс. 
may be made. Answers are furnished by a duly gualiſied lawyer 
but the Editors cannot undertake to be responsible for the accuracy of 
the views which he may express. | 


“Омкал” writes: "The Board of Trade regulations state that 
aerial lines supplying electrical energy shall not be lees than 18 ft. 
from the ground, or 30 ft. where they cross a street. Does this 
mean that a service line crossing a street direct from the aerial lines 
to & consumer’s premises on tbe opposite side of the street is to be 

also 30 ft. from the ground? If so, it would mean (in the case of an 
overhead supply) that all the wires must necestarily be the same 
height. Would you kindly inform me what would be the approxi- 
mate fee charged by the Board of Trade for the grant of a pro- 
visional order for the above.” 

„„It is provided in paragraph (18) of the Board of Trade 
Regulations that An aerial line shall not in any part thereof be at 
a lesa height from the ground than 18 ft., or, where it crosses a street, 
30 ft., or within 5 ft. measured horizontally, or 7 ft. measured 
vertically, from any building or erection other than a support for 
the line, except where brought into the building for the purpose of 
supply.” The above rule applies to all aerial lines except those in 
the County of London, where lines must not be less than 20 ft. from 
the ground or less than 35 ft. from the surface of any street. 

It is obvious that upon the true construction of this rule, so long 
as the limits are not exceeded, the wires may be at any height above 
the ground. The last sentence in the rule appears to answer our 
correspondent's query as to service lines. 

As to the second balf of his question, the expense of a provisional 
order could hardly be estimated from the figures which he bas 
given ug. 


NEW PATENTS, 1902. 


iled expressly for this journal by W. P. THOMSON & Co., Electrical Patent 
SER 5 , High Holborn, London, W.C., and at Liverpool, to whom all 
inquiries should be addressed. 


664, "Improvements in or relating to trolley heads or colleotors for 
18 real propelled vebicles.“ M. МексіЕВв, July 28th, 


16,680, “Improvements in and connected with electric adapters." H 
Or NEIM n. (Actiengesellschaft Mix and Genest, Germany.) July 28th. ' 


16,711. '*An improvement in electrical conductors.” 
Co., LT». July 25th. 


16,727. "Improvements in portable or table telephone instrumenta." 
EnircssoN. July 28th. (Complete.) Р 5 L. M. 


BiEMENS Bros, AND 


— 


16,740. ‘Improvements in electro-magnetic motors and generators.” 
ZADEN. July 28th. (Complete.) юн м 


16,750. “Improvements in the ventilation of enclosed electric 
dynamo-electric machines.” J. Еск. July 28th. ARAM 


16,255. „ Life- guard for electric or motor trams.” 


W. а 
Ronents. July 28th. ARNER and A, 


16,764. ‘* Improvements jn electric time switches for cutting in or out of 
circuit at any desired time.” H. L. P. Воот. July 29th. 


16.776. An electricallv-operated safety clutch dor hoists.” 
and J. CrowTHen, July 29th. 


16,817. “A new or improved clectric facia sign.” 
W. J. Восонток. July 29th, 


U. HonmsrALL 


A. GOLDSMITH and 


16.937. “Improvements in the framing of dynamo-electric machines and 
electro-motors." HirxrNs Bros. AND Co., Lrp. (Siemens & Halske, Actien- 
gesellschaft, Germany.) July 29th. (Complete.) 


16.849. *'' Improvements in polyphase induction motors.”  HiEMENS Bros. 
AND Co., LimirepD, and F. урл. July 29th. (Complete.) 


16.413, Improvements in and relating to clocks and particularly to electri 
clocks." J. Вотснек. July 29th. (Complete.) P j di 


16.450. “Improvements in electric igniters for gas burners." H. BERONER. 
July 29th. 


16.852. “Improvements in perforators, more particularly for use with auto- 
mati» telegraph transmitters." J. GELL, July 99th. 


16,458, “Improvements in transmitting and utilising electricity." R. 
PaAvLsoN, July 30th. - 


16,474, “Improvements in trolley-poles for electric tramways and the like." 
M. SuALL and C. Kenn. (G. J. Thomas, United States.) July 30th. 


16,896. ‘Improvements in electrically - controlled semaphore signals for 


railways.”  BikwkNs Bros. & Co., Lro. (Siemens & Halske, Aktien Gesell- 
schaft, Germany.) July 30th. (Complete.) 


16.94. “Improvements in or relating to regulating devices for dynsmo- 
Suns DENVER H. H. Laxe, (General Electric Company, United States.) 
uly 30th. 


16.905. “Improvements relating to contact fingers for electric controllers.” 
H. H, LAKK., 


(General Electric Company, United States.) Joly 30th. 


16,906, ** Improvements in electric circuit breakers.” H. H. Darek. (General 
Electric Company, United States.) July £Uth. 


16,023. “Improvements relating to the manufaotore of incandescent electric 
lamps," H. H. Lake, (General Electric Company, United States.) July 30th. 
16.921. 


Improvements relating to electro-magnetic switches.“ H. Н. LAKE. 
(General Electie Company, United States.) July 80th. 


16,525, “Improvements relating to the control of electric motors.” H. H. 
Lart. (General Electric Company, United States.) July 30th. | 
16,924. 


“Improvements in or relating to starting devices for induction 
motors," 


H. H, LAKE. (General Eleetrio Company, United States.) July 30th. 


16,028. “Improvements in counters, or tell-tales, for electrio circuit- 
breakers.” II. II. Larre. (General Electric Company, United States.) July 30th. 


416,139. " Improvements in or relating ta apparatus for electric transmission, 
more particularly adapted for operating and controlling automatio type-setting 
and composing machines.” J. LAGARDE. July 30th. (Completo.) 


16.957. An automatic safety appliance for overhead wires for electrical 
tramways.” F.W.HawpoN, July 8186, 


16,962. “Improvements in electrical switches or cut-offs." 


P. KENNEDY. 
July 81st. (Complete.) 


16,981. “ Combined sounding telegraph and telephone." C. NonͥůU’r and 
A. II. ANDERSSON. July 3lst. (Complete.) 


16,983. “Improvements relating to rail connections for electric railways.” 


H. H. Lake., (Continuous Rail Joint Company of America, United States.) 
July 31st. (Complete.) 


16,084, “Improvements relating to electrodes for sevondary batteries." 
P. A. GoviN,. July Blst. 


16,989. “Improvements in electric cables." W. T. HENLEY’s TELEGRAPH 
Works Company, LIMITED, and Н. Savage, July 31st. 


16,902. “Improvements in or connected with signalling devices for electric 


tramways and other systems of electric traction.“ A. M. Marvin and J. 
T NN ANT. July 8184. 


16.904. “Improvements relating to sectional conduits for electric wires and 
the like." W. e McGowan. July Bist. 


17,002. “Improvements in the manufacture of electric conductors.” V. 
LowENDAHL. July 8lst. (Complete.) 


17,073. “Improvements in trolley systems for electric railways employing & 


surface rail.“ W. P. THowrsoN, (A. Watson, United States.) August lst. 
(Complete.) | ' 


17,094. “Improvements in electric wall or floor coupling sockets." О. A. G. 
Daviks, H. W. KENT, B. G. 81r wAnr, and G. Ewine, August znd. (Complete.) 


17,106. ‘Improvements in and relating to overhead trolley lines or con- 
ductors, and the like.” H. S. Cowx. August 2nd. 


17,111. * A new receiver for wireless telegraphy." L. H. WALTER. August 
2nd. 


i duits for elec- 
17,127. Improvements in or connected with underground con 
tric tramways and railways.” W. Cork. August 2nd. (Complete:) 


11,134. “Improvements in holders for incandescent electrio lamps." 
L. H. Newton and R. R. F. Nevins, August 2nd. 


17,185. “Improvements in electric incandescent lampholders and switches. 
L. H. Newton and R. R. F. NEVILLE. August 2ud. 


17,136. “Improvements in incandescent electric lamps.“ L. H. NEWTON 
and R. R. F. NR VII. E. August 2nd. 


17,141. “Improvements in automatic electrical switches.” A. 8. ADLER. 
August 2nd. 


17,142. ‘Improvements in automatic switches for electrical circuits.” A. B. 
ADLER. August 2nd. 


17,173. “Improvements in electric station indicators for uge in connection 
with railway trains." F. Losapi August 2nd. (Complete.) 
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No. 1,291. 


THE SESSION OF 1902. 


In the Parliamentary lottery —so far as the electrical industry 
is concerned—a blank has been drawn. A certain amount 
of preliminary work was done, the effect of which may 
result in some useful legislation hereafter, but no addition 
has been made to the Statutes in relief of the obstructions 
under wbich the development of electricity supply suffers. 
Parliament has confirmed a further batch of provisional 
orders, and passed some additional power Bills, besides a 
substantial increase to the electric railway and tramway 
schemes ; but they have all had to struggle into legislative 
existence through all the barriers raised by the various Acta 
of Parliament which affect the business, 

The necessary consent of the local authority, except under 
circumstances that appear to the Board of Trade to warrant 
their dispensing with it, remains as a blot upon the Electric 
Lighting Acts. While this consent is a condition precedent 
to the granting of a provisional order, private enterprise ig 
checked or mulcted in terms almost amounting to blackmail. 
This, with the preference given to applications by local 
authorities, seriously handicaps the industry, by giving to 
the gas and other interests the power of obstruction, which 
is too generally exercised. 

The waste of time and the needless expense in the present 
procedure for obtaining powers to give a supply of electricity, 
have not been remedied, so that it still takes about 14 
months to obtain a provisional order, even if unopposed, 
whereas an opposed order often means the deprivation of a 
town for years of the advantages of a supply of electricity. 


With reference to tramways and light railways, all the 
evils regarding consent, frontagers’ opposition, and the 
terms ander which local authorities may purchase the under- 
takings, remain unremedied. 

Many weeks of the last Session of Parliament were 
frittered away in discussions проп new rules for conducting 
its own proceedings, while legislation upon pressing matters 
bearing upon the industrial progress of the country was 
neglected. | 

It is remarkable that a commercial nation like our own, 
depending to such a large extent upon business prosperity, 
does not insist upon its representatives in Parliament 
attending to matters affecting the national industries, even 


. If they are obliged to let alone some of the unprofitable 


controversial matters upon which so much time and temper 
are expended. 

How is the difficulty to be met ? The first step must be 
to thoroughly educate Parliament and the public as to the 
importance of the electricity supply industry and the 
disabilities under which it suffers, especially with 


a SS аа лл алыл ыл SOD UN PE MG GC NEG E OE TEI ETE OC UIN ————————— ̃— 
290 THE ELECTRICAL REVIEW. 


Vol 51. No. 1,291, Асесвт 22, 1902. 
— — !—— ————À—ÀMÀ————À—Á—— ů сила е у т RR НЦ 


reference to the questions of procedure in obtaining powers, 
and the position of local authorities in connection with 
municipal trading. ‚ 

The Joint Select Committee of the House of Lords and 
the House of Commons, which took some valuable evidence 
last year, should be re-appointed, and exhaustively deal with 
the matter. No satisfactory reason has been assigned for 
the suspension of their important inquiry before thoroughly 
completing their work. 

The Institution of Electrical Engineers has made a fair 
start in trying to bring pressure to bear on the Government ; 
and although the impression made has led to no satisfactory 
result at present, perseverance in this quarter is due to the 
industry, notwithstanding the sympathies of a section of the 
members with municipal trading. 

The Electrical Section of the London Chamber of Com- 
merce, the Industrial Freedom League, and the Tramways 
and Light Railways Association, should concentrate their 
efforts by some joint action, so as to arouse interest in the 


question throughout the country, especially among the rate- 
payers. 


Ratepayers require thoroughly educating by giving them 
information as to the nature and risks of the undertakings 
proposed by their representatives, so that they may see the 
necessity for legislation to prevent transactions from 
being carried through without their being first fully 
consulted. They will then make their power felt in 
the selection of their Town Conncils and upon their 
members of Parliament. Every Town Council forms 
an important centre of influence, and exercises a powerful 
pressure upon Parliament, It is therefore of the utmost 
importance that they should be in harmony with the views 
of the ratepayers upon such a question as municipal electric 
undertakings, and that no such business should be entered 
upon without a mandate from the latter. 


There is to be an Autumn Session, but the business 
arranged for it precludes any progress in relief of the electrical 
industry; but there will be an opportunity for the rate- 
payers who re-elect their town councillors in November to 
raise the question. The associations we have referred to 
may render valuable aid in placing before the electors—by 
lectures, literature, and other means—the principles involved 
in the question, and such facts derived from the results in 
towns where experiments have been made, that will assist 
ratepayers in grasping the importance of the position. 

A good deal of useful information exists in the reports of 
the Joint Select Committee of Parliament, 1898, and of the 
Committee of 1901, which is suitable for instructing rate- 
payers, if boiled down into a compact treatise adapted for 
the ordinary reader. An issue of this kind might well be 
made by one of the associations to which we have referred. 

Pending legislative action, the Board of Trade and the 
Local Government Board can materially lessen the evils, by 
exercising the power they possess of ascertaining the 
sentiments of the ratepayers by local inquiries before 
granting provisional orders or consenting to loans. The 
Board of Trade have proved this by their actions during the 
Session of this year, in granting powers in spite of the 
refusal of the local authority to consent, and in deciding one 
case in accordance with the facts disclosed at a local 


inquiry. The Local Government Board have also shown a | 


disposition to ascertain the wishes of the ratepayers before 
deciding upon loans. If both these departments would 
make it their rule to act upon this principle, it would 
go far to mitigate the grievances complained of ; but 
spasmodic and uncertain action only proves the necessity for 
binding the departments by absolute legislative enactments, 


Standardising 


In the final report of the Committee of the 
Engine Tests. American Society of Mechanical Engineers 
on this subject a heat unit basis is agreed upon. It matters, of 
course, nothing as regards.an engine what the coal or the boiler 
may be. The engine is fed with steam, and on a steam basis it 
must be judged. The report includes in the term “engine,” 
the entire plant, including air pumps and feed pumps, as 
well as the main power engines. This will hardly commend 
itself to most steam engineers. Tests are made to find out 
certain matters; a very usual test demanded commercially 
is the steam consumption of an engine at a given load. The 
man who supplies the engine has no choice whatever in the 
air pump or condenser or feed pump. He supplies his engine 
alone, without extraneous reference, to deal with steam at a 
given pressure and discharge it into в given vacuum. Of 
course, where scientific investigations are concerned, all 
kinds of appliances are to hand for conducting tests, but 
these are not commercial tests. There is a variety of 
commercial testing that must be carried out on plant, 
often during its working hours, or in the short interval 
between night and morning work, which is quite distinct from 
the complete test. With this prevision, there can be no harm 
in conducting tests to fill as closely as possible the demands 
of this voluminous report. While we cannot agree that an 
engine should be charged with all the steam used by the 
auxiliary plant, we may wish that this auxiliary steam 
should be measured, because the amount of steam used by 


auxiliaries is very large, and in such matters as air pumps, . 


for example, the records of independent plants would 
point out how desirable would be the use of air pumps driven 


direct off the main engine. The Committee consider that an 


engine should be rated at ‘such a power as would still be 
secured if the boiler pressure fell 15 per cent., while it should 
also give 25 per cent. extra power at the normal pressure 
if required. A full code for testing is very desirable, 
though it is rarely to be followed throughout. Most com- 
mercial tests are limited in their terms of reference, and they 
are often even more limited in their possibilities. We are 


much inclined to agree with Mr. Pray, of Boston, that in 


boiler tests it is better to rely on a thermometer than on & 
pressure gauge, so long, that is, as the thermometer is 
placed in а sufficiently deep mercury cup in the steam space 
to immerse the full length of the column. A steam pressure 
gauge may follow pressure variations better than a ther- 
mometer, but it will be less steady, and the thermometer will 
read more closely and steadily to the mean pressure 
equivalent. Questions of expense will step in to modify 
tests, and in many cases must be allowed to be reasonable. 
It is not always the most elaborate teststhat are the most 
important, and in all tests a great deal depends on those in 


charge and their ability to see inside an engine or a boiler, 
as it has metaphorically been put. 


Cardiff.—The T.C. has decided to offer £10,000 to the 
Tramway Company for the line connecting Grangetown with 
Splotlands. 
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THE EARTHING OF THE MIDDLE 
CONDUCTOR. 


By A. J. ABRAHAM, A.M.1.E.E. 


AxoxcsT the Board of Trade regulations concerning the 
above, the following is to be found :— 

“That the current from the middle conductor to earth 
will be continuously recorded at the generating station, and 
if itat any time exceed one-thousandth part of the maximum 
supply, steps will be immediately taken to improve the 
insulation of the system." 

It is of course important, and is provided for in another 
regulation, that the insulation of the middle wire must be 
good. But even when this is the case, I do not think that 
the rule quoted above should be too much relied upon to 
indicate the insulation of the network, It does not follow 
that, because no current is passing through the ammeter, 
the insulation of the system is as good as it should be. For 
instance, if there were faults on both the positive and 
negative mains and the resistances of these faults were nearly 
or quite equal, then little or no current would pass through 
the earthing ammeter. The middle conductor is earthed, 
according to the B. of T. regulations, for the protection of 
the public. I mention this, as the reason for earthing the 
neutral seems, in many cases, to have been lost sight of. 
For obvious reasons a fuse, or any kind of cut-out likely to 
break connection between the middle wire and earth, is not 
advisable, Yet, in certain central stations, various and 
original ways are found in which the middle wire is put to 
earth. In one generating station it is taken through a 
recording instrument (which, by the way, only registers one 
side, ie, with an earth on the negative), then through a 
variable resistance, and, in series with the two, a 5-ampere 
fuse. The fuse is inserted, in the words of the chief engi- 
neer, “to protect the instrument.” I suppose the instra- 
ment is of far more importance than the consumer, It is 
hardly necessary to remark that such an arrangement as the 
above is worse than useless. When the connection to earth 
is most needed—that is, with a bad earth on an outer con- 
ductor—behold, there is no connection. In this case it is 
possible for an unlucky consumer to get, perhaps, а 
500-volt shock. Although, according to Mr. Trotter, 
in nine cases out of ten this would be harmless ; 
on the other hand, I do not think such a voltage 
would be beneficial. Has Mr. Trotter ever had a 500-volt 
shock and been totally unprepared for it, I wonder? 

I have discovered another case, where the middle con- 

ductor is earthed through two 16-0.р. lamps * $n series.” 
These lamps ought to have agood life; certainly the fila- 
ments onght not to give out, and so break this important 
connection “ for the protection of the public.” 
, lhave not yet found the other extreme, where the neutral 
18 put dead to earth, without a fuse or cut-out of any 
description in circuit. This, of course, would mean that 
every serious earth would become a more or less permanent 
short circuit across one side. It would either have to be 
burnt out regardless of consequences, or it would shut the 
station down. In small stations such an arrangement 
would probably shut them down once or twice a year. The 
general way of earthing the neutral is more or less similar to 
that adopted by Glasgow, viz. :— | 

At each of the generating stations the middle wire is put 
dead to earth through a 50-ampere fuse, across the terminals 
of which is shunted a bank of incandescent lamps, so 
arranged as to pass about 12 amperes in the event of a dead 
earth on one of the outers—that is to say, at 250 volta. In 
addition to this, there is a sensitive low-reading recording 
indicator. Should the current exceed what the recorder can 
safely carry, it is cut out by an automatic short-circuit 
switch, which leaves in circuit a large ammeter on which 
the current can be read. So that in the event of a dead 
earth in Glasgow, a momentary current of perhaps over 
200 amperes would flow through it, either burning the earth 
out or blowing the fuses. In the latter case a current of 
about 48 amperes would flow through the fault. The 
objection to this is that, after the recorder had been short- 
cucuited, the current to earth would not “ be continuously 
recorded at the generating station.” 


In Partick a somewhat similar arrangement exists, only 
the fase will blow at 100 amperes, and the resistance, after 
this fuse has blown, will pass 50 amperes through a dead 
earth on an outer, or against 240 volts. There is also the 
usual recorder reading from 0:1 to 5 amperes on each side 
of the zero, fitted with an automatic short-circuit switch. 

Up to the present time, I do not think that both large 
and small currents from the neutral to earth have been 
recorded, owing to the fact that it is too expensive to have 
two recorders in series, one for small and one for large cur- 
rents. The latter instrument has, in all cases, been replaced by 
an ordinary ammeter. The sketch shown below is of a device 
which Messrs. Elliott Bros, are now prepared to make. It 
does away with the clumsy device of putting two ammeters . 
^ jn series," and, what is still more important, records all 
earths (both small and large) continuously. 

There is still the sensitive 5—0-— 5 recorder, which will 
read currents as low as 0°1 ampere. When the current 
reads above 5 amperes, this recorder is, as usual, short cir- 
cuited against injury, bul with this difference, the recorder 
then becomes a shunted ammeter with a constant, and will 
not only read, but also record currents up to 50 amperes (con- 
stant 10), or 100 amperes (constant 20), or even 500 amperes 
(constant 100), according to the maximum current allowed 
to pass from the neutral to earth. There can be connected 
up, a8 а check on this device, four incandescent lamps of 
equal candle-power “ іп series” across the outer bus bars. 
The middle of these is then connected to earth, so that if a 
serious earth be on the +, the two lamps between the nega- 
tive and earth glow brightly and vice versâ. When there 


п A, Recording ammeter; р, Eleotrc-magnet, in parallel with x 4, which, om 
excess current flowing, releases 4, so as to fall hetwe:n в and с and short- 
circuit the high resistance shunt E, leaving low resistance shuns r іп eirouit. 


is no earth on, they, of course, burn with a very dull but 
equal glow. When the recording ammeter is working as a 
shunted one—that is with current above 5 amperes—the 
pen can be changed in a moment, so that if the ammeter 
registers 4 in black ink, this (4) is the correct reading, but 
should the 4 be recorded in red it must be multiplied by the 
constant. A bell can also be arranged to ring automatically, 
warning the switchboard attendant that the recorder is 
working as a shunted ammeter, when he will immediately. 
change the pen, switch off the bell and report a serious earth. 
The advantages. of such a device over the usual way of 
earthing the neutral are as follows :— 

1, Only one instrument is required. 

2. Small and large earths are continuously recorded. 

3. One is enabled to tell on which pole the earth is, how- 


ever bad it may be. 
4. A warning is given by the bell whenever a fault, exceeds 


5 amperes, - 
5. The exact time at which a momentary earth takes place 


can be noted. 
6. A cheaper cost and better results than two instrum2nts 


in series, 


Society Islands,—Consul Simons in his report on the 
trade of the Society Islands for the year 1901, states that it is under- 
stood that the Tabiti Commercial and Sugar Compsny, Limited, an 


American corporation, is negotiating with the authorities respecting 


the lighting by electricity of the two principal streets of Papeete, 
and that it is likely to secure а contract for the purpose. 
0 
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REFUSE DESTRUCTION: ITS SANITARY 
AND STEAM-RAISING ASPECTS. 


By FRANK BROADBENT, M. I. E. E. 


(Conlinued from page 175.) 


IV; 


THERE is now a considerable amount of reliable data avail- 
able as to the performance of destructora, both under 
ordinary working conditions, and under maximum evapora- 
tion tests. These data, compiled from various Sources, 
are tabulated in Table IV. 

This table is not intended, nor can it be used, as a com- 
parison of the steam raising qualities of various types of 
destructors. For this reason the names of the makers are 
omitted. A destructor test is not like a dynamo or engine 


temperature, can be calculated from these figures and the 
necessary constants. 


In considering any set of figures, the duration and con- 
ditions of test should be noted, 
An 8-hour full-load test, Starting with hot furnaces, 
“should naturally give better results than a test taken over а 
longer period, including at least one fall day and night 
under ordinary working conditions. For instance, 
Canterbury on an 8 3-hours' test, gives a result of 1°51 lbs., 
from and at 212° F., whilst in a 200-hours' test the figure 
is reduced to 0'986, a difference of about 35 per cent. This 
is accounted for by the banking of fires at night, the influx of 
cold air, and the consequent cooling-down of the furnaces ; 
and also to the variable load. It will be noted that whilst 
in the 8-hours' test, the consumption of refuse per square 
foot of grate per hour was 77:5 lbs., the average over the 
lengthened test was but 57:5 lbs.—a difference of about 
26 per cent. 
The tests at Farnworth show the difference in evaporative 
efficiency due to the variations in the percentage of moisture 
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test, in which efficiency is independent of locality, 


skilled attention, state of weather, &c., and in 
which standard conditions can be reproduced, 
thus reducing everything to a common basis. 

In a destructor test, much depends upon the 
weather, the stoking, the constancy of load, the 
duration of test, and, above all, on the nature of 
the refuse. 

Thus the relative performances of two de- 
structors could only be compared, if erected side 
by side, and worked under exactly equal condi- 

tions. The table is useful, however, in showing 
what has been, and can be, done in various parts 
of the country, but only such figures as are 


deemed useful are given. "The total weight of refuse per 


hour or per day can be computed from the figures in 
columns (3) and (4), and the total weight of water may be 
caleulated from this and column (7). 

It is, of course, unnecessary to point out that the actual 
quantities of water cvaporated per pound of refuse, are less 
than the values given in column (7), but as these are all given 
in terms of lbs. per lb. from and at 219° F., the actual 
evaporation for a given steam pressure and feed-water 


ta 
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—— 


GENERAL ARRANGEMENT OF MELpRUM REFUSE DESTRUCTOR. 


in the refuse. In this case some of the heat is absorbed in 
evaporating water in the furnaces instead of in the boilers. 

With 10 per cent. of moisture the evaporation is 1°76, 
and with 26} per cent.—a difference of 13 per cent.—the 
evaporation is 1°35, or about 24 per cent. less, 

It is very interesting—and, to some extent, instructive— 
to note these percentage differences; but too much im- 
portance must not be attached to them, owing to the 
varying conditions ; and discrimination must be used in 
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attempting to draw from them any practical deductions. Биё it is only too true that the wish to believe“ often 
Thus, without knowing the percentage of moisture in the leads one to jump to conclusions, and to accept too readily 
refuse, one might draw the inference from the last two facts or figures which appear to fit in with, or confirm, a 
Farnworth tests, that the lower rate of combustion was pre-conceived idea, whereas fuller data might materially 


responsible for the higher rate of evaporation per Ib.; but, modify the aspect. е | 
on deducting the moisture, itis found that the weight of solid There is no doubt a critical rate of combustion for each 
matter is almost identical in the two cases. plant, that is, a rate beyond which it is uneconomical to go, 


It may be thought that too much is made of this point, depending, among other things, upon the amount of heating 


TasLE IV.—ErriciENCcv TESTS oF DEsTRUCTORS. 


a: 


Е | ! Wei h i Lbs. of water Per cent. of 
| | ot boilet, ght of refuse Temperature in iempetatute . of wa cent 
Westside, emen, MIL ШОКЕ alte ee, POtlizotratagg, Со. in waste 
| | | 
(1) | (2) | ә ! wo '"  Q) EON б (8) 
Accrington, ordinary town's 22 hours. ' Lancashire, | 297 lbs. 2,000’ F, 500 F. 139 Ibs. (E): — 
refuse. | ! 180 sq. ft. | ! 
Asbton-under-Lyne, ordinary | 04 hours (hot ' Multitubular, | 31 lbs, air 1, 365 F. (max.) 337 F. 0:783 Ib. (E) — 
town's refuse. , Start) 180 sq. ft. pressure 1:25" 1, 241 F. (av.) ; 
Bradford, unscreened midden 141 hours, ordi-  Multitubular, | 28:5 lbs.. air 1,800* F. 900° F. 0:865 1b. — 
and market refuse. Working con- 180 sq. ft. pressure 06" 
| ditions. | | 
Do. do. 278 houra Do. 34 lbs. Do. Do, 0°882 lb. — 
Bury... 8 4 hours | Lancasbire. — 1,350? F. — 0 65 lb. (E) — 
| | | | (approx.) | 
Canterbury, town’s refuse, dry | 8:3 hours | Water-tube, | 77:7 lbs., air 2,174? F. 550 F 1`5110в. (Е). — 
50 8. ft. pressure 3:625" (maximum) ! 

Do. do. 200 hours, ordi- Do. 57˙5 lbs. Do. Do. 0:986 Ib. (E) ' — 
nary working 
conditions. N ' 

‘Colne, ashpit refuse 9:5 hours Water-tube, | 50 lbs. Over 2,000? F. — 1:15 lbs. (E) — 
50 ва. ft. (maximum) | 
Darwen, unscreened ashpit and 48 hours Lancashire, 28:5 lbs. Over 2,000 F. 585° F. 1:55 lbs, (E) — 
slaughterhouse refuse. 104 5 sq. ft. (max.) 1,633 F. | 
(average) 
Do. do. 8 hours do. 52˙5 lbs. 2,000' F. — 1:71 lbs. (к) 1413 % 
Farnworth, town's refuse (aver- 34 hours , Lancashire, 42 lbs. Over 2,000? F. — 1:32 lbs. (E) — 
aged) 24 per. cent. I moisture. 410 sq. ft. | (maximum; ` 
. 26% per cent. moisture 53 hours Do. 37:5 lbs. Do. — 1°35 Ibs. (x) = 
Do. (dry) 10 percent. moisture 4} hours | Do. 29-5 lbe. Do. — 1°76 lbs. (E) — 
Fleetwood, unscreened ashpit 8 hours ! Water-tubs, 80:5 lbe., air Over 2,000° F.  356'F. 1191 lbs. (E) — 
refuse (very wet). 50 sa. ft. pressure 24”. (maximum) . 
Grays Thurrock, unsorted ash- 7 hours, starting Lancashire, 76°25 Ibe, Over 2,000° F. Feed water 122 lbs. (к) — 
bin refuse. warm. 50 sq. ft. (maximum) from econo- 
miser 295 F. | 
Hereford, unscreened ashpit re- 10 hours Galloway, 54°75 lbs., air Over 2,000? F. 715' F. 1:82 lbs. (к) 162795 
fuse, | 90 sq. ft. pressure 182“. (maximum) | 
Huddersfield, 1 part sewage 24 hours 60 aq. ft. 49 lbs. — — 14 lbs. — 
aludge 2 parts town's refuse. | 
Lancaster iss m p 12 hours Lancashire, 62 lbs. Over 2,000 F. 520° F. 1:63 lbs. (E) 155% 
100 sq. ft. (maximum) 
Leyton, irds house refuse, ird 12 hours " Water-tube, 62:5 Ibs. air Over 2,006' F. — 0:507 1b. — 
gewage sludge (64:86 per cent. 100 sq. ft. pressure, 2" (maximum) 
moisture). | 
Llandudno, ordinary town's Average work- Water-tube, 71:7 lbs. Do. — 0:86 Ib. (к) — 
refuse. y ing conditions. 100 sq. fr. | 
Nelson, ashpit and slaughter 8 hours Lancashire, 68 5 lbs, air 2,693 F. (max.) 770° F. (max.) 2:35 (max.) (R) 19:8 % (max.) 
house refuse. 100 sq. ft. pressure 24. 1,300 Е. (av.) 666' F. (av.) 1°96 (av.) (E) 144 ° (аут, 
Do. 4733 hours, Do. 29 lbe, air 2,042? F. 530^ F. 1:36 Ibs. 156% 
working con- press. 1:5". (maximum) (maximum) (maximum) (maximum) 
tinuously ex- | 1,959? F. 450 F. 1:85 Ibs. 13:16 % 
cept week- » (average). (average). (average). (average). 
ends. | 
Oldham, unscreened ashpit 24 Lancashire, . 24776 lbs., air — 555' F, 1:06 lbs. (E) — 
refuse. E 300 sq. ft. press. 1.125“. | 
Rochdale, unscreened ashpit 6hours, working Lancashire, ^ — 473 lbs, 1988? Ft. — 1:97 lbs. 159 % 
refuse, | conditions. 90 өд. ft. (maximum) 
| | 1,290" Е. } 
| ' (minimum). | 
St. Helens, unscreened ashpit 7:3 hours ' Water-tube, 103 lbs, air Over 2,000 F. 358?F, 1:54 lbs. (n) 10:4 5 
refuse, 50 sq. ft. press 31". ' (maximum). ` | 
"Salford, unscreened refuse 14 hours . Lancashire 2476 lbs., air == — 2°28 Ibs. Refuse very 
burned on the ordinary | press. 1-125". | imperfectly 
boiler grate. | cremated. 
lisbury, unscreened asbpit 19 hours . Water-tube, ^ 39-2 lbs. 1,760? F. 1,380? F, 118 lbs. | ae 
retuse, | 66 sq. ft. 
Shoreditch, ashbin refase ; 5 hours Water tube | 60 lbs. -— — 0:96 lbe. ` — 
Torquay, unscreened ashpit 3 hours, hot Multitubular — — a 0 71 Ibs. = 
refuse, start. | | 
Torquay, summer—very light 3 hours Do. = | = == 0 33 Ibs. — 
use. | | | 
Warrington, unscreened house 24 hours | Water-tube, 44°6 lbi, air Over 2,000? F. 650° F. 1'3 lbs. (£) = 
~- refase. | 100 вд. fr. pressure 2'5”. (maximum) | 
ч Do - (1j refuse and 1. 575 hours Do. 87 lbs. — | — 1:51 Ibs. (E) ass 
"uan. , Sludge). | E | 
West Hartlepool i P. 24 hours Water-tube, 28:6 lbs. 2,196? F. 400? F. 1:25 lbs. — 
f ' 180 eq. ft. | 
Wimbledon, unscreened ashpit 8-25 hours Water-tube, 77 lbs., air — — 1 006 lbs. TEN 
refuse — poor quality. 50 aq. ft. pressure 2:5". 
do. (2 parts 7 hours Do. 82:5 lbs, air = — 0 639 lbs. — 
refuge and 1 sewage sludge. | pressure 2:2". 
, Lancasbire, 3272 lbs. — — 7 33 lts. — 


1 Rochdale, boiler slack, having 7 5 hours | | 
^ralorifievalneof about 12.5% 45 га. ft. | ИШ 
түш te PPP атыш пышы dd en E ME ыы шы, 
1 Not a real “ destructor” test. 


E ans that an economiser was use 1. 
еы 1 A basis for comparison, the fuel being slack co i, not refuse. 
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surface. In this connection it is important to consider 
the effect of an economiser in increasing the evaporation. 

À glance down column (6), giving the temperature of the 
waste gases, is sufficient to show where improvements might 
be effected. 

Thus, at Bradford, the temperature is 900? F., and, at 
some other places, over 700? F. is recorded, notwithstanding 
the provision of an economiser. 

An economiser would no doubt improve the results in the 
one case, and increased boiler capacity in the other. In 
many cases the temperatures are not given, but it will be 
seen that at Gray's Thurrock the feed-water temperature 
leaving the economiser is 299? F., from which it may be 
reasonably inferred that larger boiler capacity might with 
advantage have been installed. These figures are very 
instructive, and the engincer-in-charge of a boiler plant, who 
has proper facilities for taking temperature measurements, 
possesses enormous advantages over one not so equipped, 
and is in a position to effect economies or improvements 
which might otherwise be lost. 

Now, а word as to the use of destructors in connection 
with electric generating stations. 


(To be coniinued. ) 


VIBRATING CABLE RELAY. 
By K. GULSTAD. 


SINCE my previous article on this subject in the ELESTRICAL 
REVIEW (June, 1898), a good deal of experience has been 
gained about the working of the apparatus, which has been 
employed for years in connection with some of the cables of 
the Great Northern Telegraph Company, and has. given 
most favourable results. This will, I trust, justify me in 
saying a little more about it, especially regarding the 
principle of the relay in its present form. 

As mentioned in the former article, the title does not so 
*much refer to a specially constructed polarised relay for Morse 
signalling, but more especially to an arrangement of con- 
densers and resistances in connection with it, through 
whose action the following advantages, most desirable for 
relay working through rather long cables, &c., can be 
obtained :— 

1. Any desirable sensitiveness can be given to the 
relay. 

2. Troub'es due to contacts sticking or bad contacts may 
be overcome. 

3. The relay may be made to respond to small variations 
of current strength, even if the currents are in one direc- 
tion, although the tongue is fixed to the relay axis and 
moves between fixed contacts, t.e., the distortion of the 
signals can to a large extent be overcome by employing the 
relay arrangement in question. The basis of these require- 
ments will be set forth below. 

Fig. 1 shows diagrammatically the essential parts of the 
relay arrangement in connection with the cables from 
England to Sweden. С 

The employment of a double set of windinga—one for the 
cable circuit, another for the local relay circuit—has proved 
to be most advantageous, because the relay is then only 
to а minimum affected inductively from lines parallel to 
those which connect the said cables at Marstrand with the 
translating station at Gothenburg. 


From fig. 1 it will be found that the armature and 


tongue will move towards Cu or Zn pole when a positive 
or negative current passes from A through the cable, and, 
further, that a current in the local circuit always tends to 
drive the tongue away from the contacts between which it is 
moving. x 
Regarding this action of the local current per se it will be 
understood that the natural attraction between one or another 
of the pole-pieces and the relay armature may, when the 
relay is symmetrically adjusted, be easily and completely 
neutralised by giving р а proper size, ie, the relay can 
thereby be made as sensitive, in ordinary sense, as required 


| 0f — 


XE ne | 

| | 
| амо" | | 
a2 NEM | | 


when acted upon by any current from the cable through the 
other winding. The importance of condenser a when the 
tongue breaks contact will be mentioned later on. By 
further decreasing /, the tongue would, of course, commence 
to vibrate, and it has in a former article been mentioned 
that the relay, as signified by the heading, is preferably 


^, The cable station: B, The translating station; c, The receiving station. 
At station в, в, Electro-magnets of relay (upper poles); r. Armature of 
relay (say, south pole); 1, Tongue of relay; Zn and Cu, Zinc and copper 
poles of relay. c, Condenser, н, Resistance, belonging to cable circuit 
through one relay winding; а, m, Condensers belonging to local relay cir- 
cuit; г, n, p, Resistances belonging to local relay circuit ; t, Condenser, 
u, Resistance, in connection with tongue; в, Receiving apparatus in 
leak circuit; d, Resistance in leak circuit; 1,, Line in connection with 
relay tongue. 

Fia. 1. 


used in this condition. It has also been mentioned that the 
rate of vibrations, or dots, may be regulated at will by varia- 
tion of condensers and resistanc?s in the local circuit, and 
that the working rate generally is made equal, or almost 
equal, to the rate of dots emitted by the transmitter at a. 
In this latter case the working efficiency of the relay is 
especially increased, as then the work spent in moving the 
armature is deducted from the work of the cable current, 


whose only task is to stop the vibration in the proper. 


manner. For the purpose of making a relay sensitive only 
in the way described, all the resistances and condensers in 
fig. 1 are, of course, not required. 

As to point 2, any weak sticking at the contacts or 
other obstacles of constant nature to the movement of the 
tongue are overcome in the same way as the above-men- 
tioned natural attractions between armature and pole- 

leces, 

i Sparking due to induction, &c., from line 1, is avoided 
by the condenser, /, connected with the tongue; it ought, 
however, to be mentioned that this very condenser may 
sometimes, but not always, cause not only sparking, but 
even so considerable contact-stickings that these may etop 
the vibrations of the tongue. The reason of this appears to 
to be solely due to the amperage employed in charging the 
condenser, /, being sometimes so great in case of low resist- 
ance relay batteries that the contacts commence melting 
together, a drawback which, however, may in any case be 


completely overcome by the introduction of a comparatively 


small resistance, 27. 

In making good contacts, the condenser, a, plays a pro- 
minent part, the discharge from same throwing the armature. 
with considerable impact from one side to the other as soon 
as the varying local current through the winding causes the 
tongue to break contact ever so little with the battery con- 
tact screws. 

Good contacts are also secured by having the poles of the 
electro-magnets very much closer to the armature than usual, 
whereby, of course, the action of the cable current is also 
increased. Moreover, the contacts may be still further 
improved by placing p between the tongue and the point г 
(the middle of the local winding), instead of as shown iu 
tig. 1. The current charging condenser a will then 
momentarily cause the tongue to be pressed against the 
contact screw with which it has just made contact, and from 
which it is shortly after repulsed. | 

When mechanical defects are avoided, and the platinum 
surfaces of the battery contacts are clean, the contacts 
will, by the above-mentioned means, be perfect; only, when 
the relay is worked to its utmost limit through long cab‘es, 
care must, of course, be taken that the relay is placed ^n * 


seu 
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solid frame to prevent the tongue from jumping from one 
contact to the other, on account of mechanical shaking. 

With regard to point 3, the principle of the relay might 
perhaps best be illustrated by considering it free of all 
natural hindrances to the movement of the tongue, . e., 
infinitely sensitive, &c., and arranged as shown in fig. 2, 
where the low-resistance local battery is supposed to be of 
the same power as battery at 4, and where the two windings 
of the relay may be taken as being in all respects alike. 


> Line L1 
pacc TC аа . 
t | . 
R 
u | d 
{PRE ыа: 
4 ` “ р A | 
' 5 
, E | 
А E тш К | ‘ | | 
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-—98899.-C- .—2 т — .“ | 
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In fig. 2 the letters indicate the same as in fig. 1, 
with the exception that p here represents an artificial cable 
of exactly the same properties as the cable к. 

It will be understood that the tongue of such a relay 
worked by Wheatstone would, although there are two different 
currents acting upon it, remain undisturbed against one or 
the other of the contact screws corresponding to the direction 
of cable current, as long as this current is increasing normally, 


according to time of contact at the sending station, because 


the magnetic action due to the cable current is exactly 
neutralised by the same action bnt in opposite direction of 
the local current ; but, and this is the essential point. as soon 
as the leading cable current is to the slightest degree dimin- 
ished in proportion to the local current, which happens 
whenever the current is reversed at А, the tongue would be 
instantly moved from one contact stop to the other, causing 
a corresponding diminution of current strength through the 
local winding, and soon. In other words, no magnetism 
will be produced in the electro-magnets except when reversals 
take place at a, and the relay will translate these through 
L in a proper manner, independent of the amount of distor- 
tion to which the signals may be subject in passing the cable 
K. While even an infinite sensitiveness of a relay for cable 
working in the usual manner within certain limits, could not 
at all be utilised, it appears from the above that this sensitive- 
ness may be turned to account in a most efficient manner by 
applying the arrangement in fig. 2 in order to avoid the 
distortion of the signals. f 

With regard to the peculiarities of this ideal relay, I may 
mention that while other receiving apparatus have a fixed 
zero coinciding with the neutral state of the cable, which 
zero is required to limit the motion of the moving part, this 
is not the case with the relay (in working condition), as its 


zero may be considered independent of the amount to which 
‘the cable is charged. Hence it follows that even great variation 


in amplitude of the signals ought to make no difference in 
the working of the relay, while the range of other receiving 


apparatus in this respect certainly is rather limited, and 


necessitates the employment of curbing devices, less sensi- 
tive adjustment at high speed, &c. | 

Now, the relay arrangement shown in fig. 1 may be taken 
ав an approximation to, or a simplification of, the above- 
mentioned ideal relay, modified according to circumstances 
ш practice, the principle of working, however, being the 
same. In бр. 1 the artificial cable сігспіб is only replaced 
by resistances and condensers by whose application, as shown 
above, the natural hindrances to the mobility of the arma- 
ture and tongue may be overcome. 

Later, I shall graphically further illustrate the mode of 
action of the vibrating relay, but would prefer first to make 
Some remarks about its working when it has to propagate 
dots and dashes. 

The relay is, of course, put in action by connecting up the 
resistance, p, and next it is necessary to provide for the rate 


of vibrations being such as to nearly correspond to the 
number of dot-signals (in the following simply called cable 
current dots or cable dots) emitted by the transmitter, because, 
as mentioned, the vibrations have to perform the work other- 
Wise imposed upon those ; when this is the case, the inter- 
ference of the cable current dots on the vibrations produced 
by the local current would, generally speaking, within a short 
while cause the two kinds of current impulses to correspond 
or to be approximately in coincidence, Should there be a small 
difference in the coincidence of the rate of cable dots and the 
natural vibrations, the cable current dots will evidently 
either prolong the relay signals a little, if they happen to 
arrive at the relay just before the local current is about to 
remove the tongue from the Cu contact, or accelerate its 
removal from the Zn contact in the other case, from which 
the coincidence follows, 

For the same reason, a series of dots sent through the 
cable would tend to accelerate or retard the natural rate 
of relay vibration if this is a little below or above the rate of 
cable dots, and thus cause the relay to translate the proper 
number. 

At high-speed working, however, some few dot-sivnals 
emitted from the transmitter at 4 would practically have no 
influence upon the relay vibrations, on account of the small 
amplitude of the responding current strength, it being the 
prolonged positive and negative signals, the ** dashes," which 
then only control the right translating of the signals produced 
by the relay, provided, of course, that the rate of vibration is 


sufficiently well adjusted. 
(To be concluded.) 


URALITE. 


PERHAPS no fire within recent years has done more to con- 
centrate people's thoughts upon the means to be adopted to 
prevent conflagrations, or if once started to confine their 
ravages to the department or room in which they originated, 
than the terrible catastrophe іп Qucen Victoria Street which 
sent a thrill of horror throughout the kingdom, and with 
which we dealt at considerable length in our issue of July 
11th. We then laid considerable emphasis on the merits of 
the Grinnell sprinkler ; to-day we bring to the notice of our 
readers a remarkable fireproof material, without cxaggera- 
tion the most extraordinary substance for checking the 
progress of a fire which has yet been presented to our in- 
spection. 

This is “Vralite,” a fireproof and пор - conducting 
material for building and other work. 

Uralite may be briefly described as а short 
fibre asbestos board, in which the interstices are 
filled with chalk. The mass is then cemented together 
by gelatinous silica in such a way that when the whole 
is dried it is homogeneous throughout and quite refractory, 
and the novel process of manufacture results in the pro- 
duction of an absolutely fire preventive material. The 
substance is claimed to bea powerful non-conductor of heat, 
cold, and also of electricity. It is practically waterproof, 
not being affected by hot or cold water, by atmospheric 
influences, nor by such gases as will destroy galvanised iron. 

Last week we saw a sample plunged into а freezing mixture 
165? F. below freezing point, and after remaining a short time 
at this temperature immediately immersed in boiling water 
without its properties being in any way affected thereby, 

It can be cut with a knife or saw, can be painted, grained, 
polished and glued together like wood, or veneered to form 
panelling for walls or partitions for ships’ cabins or for 
railway carriages, such panelling neither swelling, cracking, 
nor blistering. Uralite does not split when a nail is driven 
through it, nor is it affected when exposed to moisture or 
very great changes of temperature, and -t can be impregnated 
throughout with any desired colour. 

The British Uralite Company, Limited, have acquired the 
British and other patents. Their extensive works for the 
manufacture of the material are near Higham, in Kent. 
The roofs are constructed with Uralite, and the walls, ceilings, 
and partitions of the offices and other buildings are covered 
with the same material, and, where required, subsequently 
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papered, so that the use of Jath and plaster has been avoided. 
A room thus covered (walls, door, ceiling and floor) with 
Uralite „ in. thick might have its contents burnt out without 
any danger of the fire spreading. Another great advantage 
ie, that immediately after the work is finished the room can 
be occupied, no time being required for drying as in the case 
of plaster. 

The fire preventive qualities are invaluable for ware- 
houses, particularly where these are filled with inflammable 
materials, since. if at suitable intervals Uralite partitions 
were erected, a fire would be confined to the one compart- 
ment in which it broke out. 

For partitions, light wooden framework only is required, 
with sheets of Uralite fixed on both sides, or it can be 
affixed to matchboarding. 

Uralite has proved a great success for use in ships, 
since, being unaffected by damp, it will not warp or crack ; 
and in the case of iron passenger ships, which retain for a 
considerable time the temperatures to which they have been 
subjected, with consequent discomfort fo the passengers, the 
advantage of a lining of Uralite is self-evident. 

An important use will be found for Uralite as a lining 
for walls and partitions in hospitals, asylums, workhouses, 
&c., as it will stand fire purification, and can thus be very 
readily disinfected. The same will apply to coolie and other 
huts or barracks, which have now to be frequently destroyed 
on account of disease and vermin. 

Uralite is especially valuable for temporary buildings, 
where its lightness, fire preventive and non-conducting 
qualities give it an undoubted advantage over corrugated 
iron. It also admits of great facility in construction, the 
sheets being all ready for nailing up and fixing to the roofs, 
walls, &c. The weight being about one-fifth that of iron, 
it is evident that Uralite will cover a far greater area than 
the corresponding weight of corrugated iron. 

Uralite is particularly suitable for brewery stores, mash 
tun lagging, malt bins, &c., also for cold storage of meat, 
and other perishable articles. A light studding with sheets 
of Uralite on both sides, and the intervening space filled with 
silicate cotton or other convenient packing material, forms a 
most complete and inexpensive insulator. 

We briefly referred last week to a visit we made to the 
works of the British Uralite Company, Limited, where we 
witnessed the following remarkable experiments :— 

A brick hut with four Uralite doors of varying thicknesses 
was filled with inflammable material which burned for about 
an hour and a half. The inside temperature rose to a 
maximum of 2,260° F., but it was even then possible to 
touch the outside of the thickest door, though another which 
was only panelled with the material had all the woodwork 
consumed. When the doors were opened the inner sheets of 
Uralite were intact but porcelained, and when water was 
applied under pressure these sheets stripped off. In another 
hut a deed-hox was placed. The heat there during an hour's 
burning reached nearly 2,000°, but only some paraffin wax 
which had been put inside the box was melted ; the papers it 
contained, though discoloured slightly, were not charred, nor 
was their texture appreciably changed. Again, a couple of 
platforms, to represent railway platforms, were built end to 
end of tlie same kind of wood. One was sheathed with 
Uralite, the other was not. The temperature rose when the 
flames were at their fiercest to 2,210°. The unprotected 
platform was entirely destroyed, the other was charred under- 
neath to the depth of about } in., and the legs to 8 in.; 
but the structure bore the weight of fairly heavy men, 
and though the outer layers of Uralite were porcelained 
the inner were still soft and fibrous. 

In connection with railways we may mention that in the 
present rolling stock on the Liverpool Overhead, the motor 
compartments of the cars are all being lined with Uralite, 
and all new cara are being built with the motor compart- 
ment lined—roof, sides, partitions and floors—with this 
material. On the Central London and the Great Northern and 
City Railways it is also being employed for the stock in course 
of construction. One could only think when watching the 
demonstrations at Higham, that had Uralite been freely used 
ab an earlier date the recent fatalities on the Liverpool Over- 
head line might have been avoided. But it is easy to be wise 
after the event, so on that score we will say nothing further. 

Probably there are br few of our readers, certainly none 


amongst manufacturers and contractors, who have not. 
experienced anxious moments in connection with the dread 
of fire; to these we would say, investigate the value of the 
new material as a fire-resisting medium for yourselves, for its 
possible applications appear to have nolimit. One example, 
of interest to interior wiring contractors, is that casings of 
this fireproof material can now be obtained. 

To describe the company’s large and interesting work- 
shops, and the processes to which the minerals which go to 
make Uralite are subjected, would take up too much of our 
space, but there is one feature to which we may call atten- 
tion, and at the same time congratulate the company on 
adopting ; electric driving is used throughout. 

The boilers, two in number, are Messrs. Davey, Paxman 
and Co.’s “Economic” type, while another is on order; the 
engines, of the compound marine type, one of 260 I. H.P. and 
the other of 270 1. H.P., are by Messrs. Allen & Co., of Bed- 
ford; while the two generators (each of 250 volts, 400 
amperes) are by Messrs. Bruce Peebles & Co., as are also 
the motors, some 17 or 18 in number, varying from 6 H.P. to 
110 u. r. The lighting of the works is carried out by about 
35 arcs, and 250 16-c.P. incandescents. 

The London Fire Brigade has been very adversely 
criticised since the Queen Victoria Street fire, most unjustly, 
we think, so far as the gallant chief and his brave men are 
concerned : the London County Council is, we hope, setting 
to work in an energetic and earnest manner to carry out 
necessary reforms, so that the reproach of having an 
inadequate fire brigade for the first city of the world can no 
longer be levelled at us ; and to those who control the safety 
of our buildings, whether old or new, we would suggest that 
the extraordinary advantages of Uralite as a fire checker 
should enter into their very serious consideration, for nothing 
has so far commended itself to us so favourably as this 
substance, and this we say advisedly after some little 
experience in the practical testing of fire resisting materials 
on numerous occasions. 

We are indebted to Mr. A. Gordon Salamon, director and 
consulting chemist to the company, and to Mr. T. H. Arm- 
strong, the general manager of the commercial and sales 
department, for many little courtesies and much information, 
The latter gentleman, we may add, has hitherto been best 
known as & member of the North-East Coast Institution of 
Engineers and Shipbuilders, and as an expert in, and 
patentee of, well known internal combustion engines, treble 
ram pumps and mining machinery. 


ON SOME PHENOMENA AFFECTING THE 
TRANSMISSION OF ELECTRIC 
WAVES OVER THE SURFACE OF THE SEA 
AND EARTH. 


By Captain H. B. JACKSON, R.N., F.R.S., Paper read before 
the Royal Society, May 15th, 1902. 


IN 1895 systematic experiments were commenced by me with a view 
of utilising the effect of Hertzian waves on imperfect electrical 
contacte for naval signalling purposes. 

I soon observed that some unexpected phenomena were deterrent 
factors in obtaining the necessary accuracy at all times, and with 
the most modern and improved instruments that we now possess, 
this is equally noticeable. : 

The results of some of the phenomena are described in this paper, 
with the conclusions that I have drawn as to their cause. 

Some of the experiments described were specially conducted with 
the object of elucidating definite results on the subject. Other 
experiments carried out with a different object, and also ordinary 
practical signalling at various times, also gave tho results described, 
without in any way detracting from their value on account of the 
main object in view being at the time of a different nature. 

One of the great difficulties in accurately comparing results, sepa- 
rated by even the shortest intervals of time in wireless telegraphy, 
is, undoubtedly, in having to depend on an imperfect electrical 
contact for the comparison, as even the best coherers, as they are 
now generally termed, cannot be depended upon to give absolutely 
similar consecutive indications, under similar conditions of excita- 


tion ; and in the filings coherer, for instance, which I have chiefly | 


used, the probability is infinitesimally small that the filings will 
rearrange themselves identically in any two successive signals, 
taking into account the shaking to which they are subjected imme- 
diately following the reception of an excitation; though the prac- 


tical result sobtained with those of good manufacture might almost | 
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lead one to an opposite opinion, owing to the accuracy with which 
signals are generally recorded. Careful observation over an ex- 
tended period has led me to the conclusion that the error arising 
from this cause in the experiments described does not exceed 5 per 
cent., 1. e., in any 100 consecutive signs in a series of signals, 95 of 
them will be accurately recorded at the distance where the excita- 
tion is nearing the limits at which it will affect the coherer. At 
shorter distances, with moderately strong excitations, the error is 
much less, probably less than 1 per cent. Experiments conducted 
under favourable circumstances, with the object of obtaining the 
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percentage of accuracy, have frequently confirmed this. The 
method used to carry this out was to selec} a long signal whose 
details were known, and count the errors in the number of signs 
composing the signal. 

Though а possible error of 5 per cent. in any experiment may, in 
systematic comparative trials, or quantitative analysis, appear large, 
this error may be considered to be eliminated when the mean of a 
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received. To still further reduce any chance of error, two coherers, 
or, rather, two complete receivers, were generally used; they were 
adjusted to be of equal sensitiveness, or nearly so, and they were 
used alternately, for about 15 seconds each, or else together, i.c., in 
parallel. Local excitation of these coherers was also frequently 
resorted to, as by this means, if the filings bave by chance rested 
in an insensitive position, their excitation and shaking gives the 
possibility that they may rearrange themselves more sensitively. 

The experiments recorded have, with few exceptions, been carried 
out under my own personal supervision at one of the stations, and 
the recording tapes of the receivers were invariably compared with 
the written notes and log of the transmitting stations at the earliest 
opportunity afterwards. 
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The distances up to which I have cairied out experiments reach 
140 nautical miles. In my carly experiments, before wirelcss tele- 
graphy had developed into its present stage, the distances were 
comparatively short, though the results were equally instructive. 
In the table of records, in additicn to stating the actual distances, 
tbe results are compared to & maximum distance of 100, which 
represents that obtained at sea under the same circumstances, but 
without the disturbing causes whcse effects were under consideration 
at tle time; so the percentage of loss of distance, under varying 
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considerable number of excitations is taken, and the results judged 
by the general effect, which was whether or no excitations were 
received at a given distance for a considerable period of time. 
For instance, the experiments, as a rule, consisted in one station 
sending signals consecutively for (say) 2 minutes, at the rate of 
1С0 signs a minute, If these signals were received correctly, or 
nearly £o, the receiving station was considered to be within the 
limits at which signals could be received under those circumstances; 
if only 50 to 90 per cent. of the signs were received, it was con- 
sidered at the extreme limit of signalling distarce; if 20 to 50 per 
cent. were received, it was considered to be just outside the limits; 
if less than 20 per cent., or, as frequently occurred, no signs were 
received, it was considered to be beyond the limits of signal- 
ling. In the two latter cases careful inquiry and examination 
of the records of the transmitting station were always made to 
prove that the signals had actually been sent at that time. At the 
conclusion of the 2 minutes, the -receiving ship, by means of a short 
Pre- a ranged signal, acknowledged the signals, if received, and 
stated whether they were clear or broken, or if none had been 


circumstances, may be easily compared. 
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Tke trials were all carried out under practical sea-going condi- 
tions, and though these may militate against the absolute accuracy 
obtainable in laboratory experiments, tbey may eliminate some 
errors which may.affect the observations of Hertzian waves iu a 
closed building, such as the reflection of the waves from tke 
surrounding walls. 

The instruments used were those constructed on what is generally 
known as the Marconi system, and were either supplied by his com- 
pany or made to my design for the Admiralty ; these ty pes only differ 
in detaile. 

As а rule, for transmitting signals, an serial wire or wires were 
attached to one of two spark balls fitted to an induction coil, the 
other ball being earthed; when, however, my system of syntonic 
transmission was used, the connection of the aerial was not as above; 
this system is indicated by inserting (T).against tbe resulte, . The 
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induction coils employed have been those capable of giving a 10-inch Consider, firstly, the soft rocks: — The two maxima percentages of | 
spark between points in dry air. In all the experiments herein distance (81 and 80) are over rather low land of no great thickness: га. 
detailed, a jigger, i.c., a small transformer, was used in the aerial the minimum, 56 per cent., is over high land, half as thick again as EST 
wire of the receiving instruments. The aerial wires of all ships in these cases. nt 
and stations were tuned as closely as possible to the same natural Secondly, the limestone :—The maximum percentage (68) is over E 
frequency of oscillation, and the jiggers were constructed to receive the thinnest layer recorded of limestone (35), the minimum (‘ess i 
signals at the maximum distance corresponding to the power and tban 25) is over & precipitous high mountain tbrough which no Fi 
frequency used at the transmitting station. The fundamental wave- signals could be passed at any distance, though they were obtained er 
length was that adopted in H.M.’s service, except when my syntonic without difficulty over a low promontory of the same island and of en 
system was used, in which case large variations iu the wave-lengths the same formation, when both ships had moved to such positions к 
were tried. Syntonic wireless telegraphy, however, is not con- as to bring the low instead of the high land between them (figs. 3A Eu 
sidered in this paper. and 39). | се 
Tte results, when tabulated, demonstrate Ње loss in distance that Thirdly, the rocks containing iron ores:— In all these cases a ister 
may be experienced when signalling by means of wireless tele- greater loss of proportional distance is recorded than in the others— жт 
graphy under varying conditiors of the atmosphere, and the and it was exceptional to receive any signals at all—and the best ит: 
enviroament of the ship a3 regards land, compared with the distance result recorded in several trials was but 39 per cent. of the open-sea . 
obtained under favourable conditions in the open sei. In fact, distance (fig. 5). V 
they show some of the causes which may affect the transmission of The results shown in fig. 6 are the most conclusive tbat I have riz 
waves of electrical induction from an aerial wire over th: surface of obtained in proving the screening effect of hard rocks containing KE 
&T 
Ute 
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the globe. Tae causes are treated in the same order as I observed iron ores on the passage of electric waves through land. The pin- 
them in the practi^al work of wireless telegraphy, and the first case nacle of rock shown therein represerts an extremely precipitous, 
that I consider is the effect of intervening land on the distance at narrow, but high promontory jutting out from the mainland and P 
which signals can be recorded. 


This effect, without any recorded exception, is to reduce the 
maximum distance of signalling from that recorded in the open sea 
by an amount depending upon the thickness, contour, height and 
rature of the land. The curvature of the earth and its effect on the 
waves is not taken into account, as at the distances covered in 
these experiments no effect bas been noticed, though carefully 
watched for when signalling with stations high above the sea- 
level. 

The effects of intervening land are shown for a few typical and 
well-authenticated cases, and where no other cause or known source 
of error existed, in the form of diagrams and tables. In the latter 
the heights of the mastheads or aerial wires are indicated, also the 
distance of the intervening land from the ship nearesttoit, &c. The 
particulars of the land, the distauces at which signals could just be 
clearly received, and tbe ratio of the distances at which eignals 
were obtained over water under identical circumstarces, and 
generally on the same day, are also inserted. The diagrams 
illustrate these details graphically, and show the general contour of 
the land and its strata. The vertical scale has been greatly exag- 
gerated over the horizontal one, in order to present these data 
more clearly, and the ratio of the vertical to the horizontal scale is 
either 25 or 123, except in Nos. 4 and 5 where it is 32. 

An examination of these results shows the marked difference 
between the effects due to the various natures of the intervening 
land. : 

Summarising them for soft rocks, hard limestone, and limestone 
containing & large proportion of iron ores respectively, the per- 
centage of maximum signalling distance through them compared to 
the open-sea distance is as follows .— 


€oft sandstone, Hard 


shale, &c. limestone, Iron ores. 
Maximum distance 81 68 Less than 40 
Minimum » 56 25 » 23 
Mean ii s A 68 » 32 


rising abruptly out of the sea, to which it is steep to, so that the ! 
ship could pass close to it in perfect safety at a distance of about | 
100 yards. | 

To ascertain the effect of this wedge-like obstructiov, the ship | 
was steered close to the land, and her position was carefully noted t 
when signals ceased or commenced. These signals were being sent I 
continuously from another vessel (distant 18 miles) during the 
whole period of the trials, the letter Е (-- — — -), in Morse 
Code) being made by her at the rate of 25 per minute by my à 
ву ntonic transmitter. 

The results showed that the signals ceased and commenced k 
abruptly at the moment that the aerial wire passed the tangent . 
from the transmitting ship to the edge of the cliff; the action was К 
so abrupt, that, on one transit, the latter part of the long sign in à 
the “F” was the firat indication of signals that was received ; and я 
-on another transit, in the opposite direction, the long of the “Е” 
was the last sign received, the short being dropped; these were 
unusual results, as the signals generally die away gradually, the 3 
long signs breaking up thus: (...... \, and the shorts appearing i 
as dots (., before any signs are actually lost. | 

Another point that may now be considered is the case shown in : 
fig. 4), when signals could not be exchanged when the ship was close ; 
under the land, but could be when clear of the land, and in the 
same direction as before; the trial was repeated on several occasions 
for verification. | ` 

Possibly the case previously considered, fig. 6, is of the same | 
class, as it is noteworthy that when the ship was further off the 
promontory, and also from the transmitting ship, though the iwo 
ships were still masked by high land of much greater thickness 
ihan before, a few stray signals were received occasionally, which 
evidently passed over, not round, and not through the land, as the 
ship was then in a land-locked bay. | 

Referring now to fige. Зе and 3/, where the intervening laud was 
both higher and thicker, and yet did not stop signals at longer 
proportional dietances, it may be concluded that the waves of elec- 
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trical induction, which must pass from ship to ship in order to 
record signals, may in certain cases through the land. Fig. 2 
isa good example of this; one of the ships was lying alongside a 
perpendicular cliff of considerable height, and yet only experienced 
а loss of distance of about 12 per cent. 

Fig. 8a gives a typical case of waves passing through valleys, and 
the results were so marked and so frequently repeated with different 
ahips, and on separate occasions, that eventually the track of a 
vessel, proceeding at a known speed, could be roughly estimated, 
though distant 26 miles, by noting tbe intervals between the times 
when signals were lost and when received, and comparing these 
intervals with the time taken by the ship to cover the distances 
between the valleys, which were well delineated on the chart, and 
through which the waves could evidently wind their way with less 
obstruction than by any other route. 

We have thus obtained evidence that the waves of electric 
induction may pass (1) through land, (2) over land, (3) round land, 
but that a large proportion of their energy is lost in doing so. 
(4) That the screening effect of the land varies with its nature, and 
1s greater for iron ores than for limestone alone, and that for this latter 
it is greater than for soft rocks. No effects which corld be attri- 
buted to interference of waves, due to reflection from a hilly back- 
ground, bave been recorded by me. | 

( То be continued. ) 


Е 
CORRESPONDENCE. 


Electric Waves. 


In your issue of the 15th inst. I see that Mr. Rankin 
Kennedy wonders why Hertzian waves can pass round the 
earth. I thought that was explained by the large difference 


. in wave-length between the Hertzian and light waves. 


The wave-length of the shortest Hertzian wave produced 
is about 4 in., while the mean length of light waves is 


Zoos in. 


Mr. Kennedy overlooks the fact that light (to a very 
small extent) turns corners, as in diffraction. 
On the other hand, sound can be partly cut off by a 


mountain. 
Surely the phenomenon is entirely acoounted for by the 


theory of diffraction, with regard to the great difference in 
the wave lengths of the undulations. 
Frederick P. Sexton. 


Hampton Wick, August 19th, 1902. 


REVIEW. 


By Lovis BELL, Ph.D., 


Electre Power Transmission. 
Third 


New York. (Electrical World and Engineer. 
edition.) 
Since our review of the second edition of this work two 


"years ago, it has considerably increased in size; new chapters 


dealing with commercial electrical measurements and the 
present state of high voltage power transmission have been 


added, while many of the older chapters have been re- 


written in order to bring them up to date. The work in its 
present form will be invaluable to all engineers interested in 
the subject ; it is clearly written throughout, quite up to 
date, and gives а very complete discussion of the whole 
eubject, written entirely from the practical standpoint. 

Not the least valuable feature of the book is the large 
number of excellent engravings and line diagrams with 
which the text is profusely illustrated. 

The first chapter deals with elementary principles in a very 
thorough manner, the relation of electrical energy to other 
forms, and the transformations they may reciprocally under- 
go, being clearly discussed in the light of modern ideas. 
The conception of electricity as being a material something is 
purposely avoided in favour of the modern conception of 
stresses in the ether, producing strains which are propagated 
through it, thus effecting the transmission of electrical 
energy. Thus, for instance, referring to what is called for 
convenience in every-day work, “the flow of electricity.” 
along a conductor, the nearest approach to “flow” is the 
transfer of energy along the conductor by means of stresses 
in the ether, which in turn set up strains in the matter slong 
their course, And the fundamental facts of current induc- 


tion simply amount to saying that’ whenever there is a 
change in the electro-magnetic stresses in the ether about a 
conductor, work is done upon it, depending in direction and 
magnitude on the direction and magnitude of the change in 
the stresses. The author very clearly but briefly explains 
all these fundamental principles of modern clectrical science, 
and from them leáds up to the question of the units in 
which electrical energy and its principal factors are 
measured. 

The next chapter deals with the general conditions of 
power transmission, discussing the various natural sources 
of energy, and showing that fuel and water-power are the 
only sources that are commercially available, tht remainder 
(wind, solar radiation, tidal and wave energy, and the 
internal, energy of the earth) being either very irregular, 
uncertain in amount, or so difficult of utilisation as to 
remove them at once from the sphere of practical utifity at 
present. But although the author considers that the world's 
fuel supply is safe for a few centuries to come, he makes 


some interesting remarks and calculations as to the manner - 


in which solar radiation and tidal energy may eventually be 
utilised, and evidently considers that these are the sources to 
which future generations will turn their attention. 

The possibilities of power transmission from the two com- 
mercial sources are then discussed, leading up to a 
consideration of the various methods of power transmission 
actually employed. Some interesting notes and figures are 
given relative to the systems of wire rope, hydraulic, com- 
pressed air, and gas transmission, it being shown, for instance, 
that for straight runs of less than 4,000 ft. in length rope 
transmission is both cheap and efficient, and would be quite 
а serious competitor to electrical transmission in certain 
cases, were it not for the fact that the latter is so much more 
convenient. On the other hand, from the point of view of con- 
venience and efficiency, compressed air (re-heated) is nearer 
to electricity for the distribution of power over large areas 


than any other method, while such a system can be quite 


well employed in connection with water-power, althouch its 
limitations, and the greater cost of the delivered power, 
cause it to become of altogether secondary importance in 
comparison. The tabulated costs and efficiencies of thcre 
different systems, as given by the author, are of considerable 
interest, and are of real value, because pains have becn taken 
to make the comparisons on the same basis, and in a manner 
fair to all It is to be regretted that the author did 
not go more deeply into the question of gas trans- 
mission, seeing its considerable commercial importance at 
the present time ; but he is clearly no great believer in its 
possibilities compared with electric transmission, especially 
where heavy and extended work is concerned. 

The above chapter really forms a fitting introduction to 


the rest of this work, which is wholly concerned in the ' 


question of electric power transmission; the author's data 
and reasoning clearly show that from the nature of things, 
all new work in the future must be exclusively electrical. The 
enormous advantages (among others) of high efliciencies over 
a wide range of load, highly efficient and convenient 
motors, and the ability to furnish light and heat directly, 
which are associated with the electrical transmission of 
power, put all other methods out of court for heavy and dis- 
tributed work, whether variable or continuous. 

The bulk of Dr. Bell's treatise, then, is taken up with the 
general properties of continuous and alternating current 
circuita, systems, and apparatus, as far as transmission work 
is concerned, together with allied matters, such as the ques- 
tion of prime movers, line construction, and the commercial 
problems connected with the whole subject. The whole is 
treated with great skill, and some of the most complex 
matters (such as the subjects of harmonics, resonance, phase 
rectifying by leading currents, distribution, &c.) are explained 
so well, and without the use of any but the most elementary 
mathematics, that they cannot be otherwise than perfectly 
clear to any engineer having a working knowledge of 
trigonometry and ordinary algebra. We think that great 
credit is due to the author for the evident pains be has taken 
to expound the principles of the subject, and all really 
necessary theory, so lucidly and carefully; his methods are 
а reproach to the many authors who cannot discuss the 
elements of alternating current work without indulging in 


mathematical gymnastics. 
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The author is fairly brief on the subject of power trans- 
mission by continuous current, for, as he points out, new 
power transmission plants, both in Europe and the States, 
are becoming more and more laid out for alternating cur- 
rents, these being in many cases absolutely necessary, 

A fairly complete discussion of the Thury system of serics 
transmission is, however, given, which is an example of con- 
stant current transmission ; as the author points out, it is really 
marvellous what has been done by Mr. Thury in making this 
system a commercial success, in spite of its inherent defects 
and the vreat difficulties that have to be overcome. Nearly 
a dozen plants are in successful pperation, aggregating about 
17,000 H.P., and operating at pressures as high as 22,000 
volts; the pressure of the individual generators is in some 
cases ав high as 3,500 volts, and the performance of the 
machines is stated, and correctly so, to be irreproachable. The 
two est features of the Thury system—freedom from all 
inductive disturbances and the property of carrying its full 
pressure only at full load—cause the system, when coupled 
with a three-wire distribution at 220 volts a side, to be 
capable of giving the best alternating current system, as 
the author puts it,“ a pretty hard rub," provided the full 
load pressure is 15,000 volts or more. When it comes to 
transmissions at very high pressures, such as 50,000 volts 
and above, the continuity of the service is an unknown 
quantity, and in the absence of data upon this point, one is 
not justified in under-estimating the importance of an alter- 
native method to that of three-phase working at constant 
pressure. 

Chapters IV. and V. deal respectively with the properties 
of alternating currents and with the transmission of power 
by their means. All the leading points are well brought out 
and considered in sufficient detail, with the help of simple 
vector diagrams and elementary algebra. The phenomenon 
of resonance and the effect of higher harmonics are very 
clearly explained. 

The subject of the armature reaction of alternators is 
followed by some interesting notes on the compounding of 
these machines, and regarding this, it is somewhat surprising 
to note that no mention is made of Heyland’s recent work in 
this direction, for it is by far the most important at the 
present time. Considerable stress is laid upon the import- 
ance of good pressure regulation of standard generators on 
inductive loads, and upon the importance of sinusoidal 
waves of E.M.F. for all classes of alternating current work, 
which latter point is also referred to in the next chapter. 
The remainder of this chapter deals with the subject of 
transformer construction, and with the connections of trans- 
formers for different systems and service conditions. 

The subject of synchronous and induction motors is next 
clearly treated, stress being laid upon the phase-rectifying 
properties of the former and their value in transmission 
work. Naturally, in such a work, the complete theory of 

both motor types cannot well be given, but the reader of 
this chapter, even if the work is new to him, will obtain a 
good working knowledge of the subject and of American 
motor constructions. Some useful notes regarding the 
starting performance of polyphase induction motors are 
given (the limitations of the “squirrel саре" class being 
clearly defined), and stress is laid upon the importance of 
high power factors. The question of single-phace motors is 
touched upon (on this subject we think more could have 
been said with advantage), and the chapter concludes with 
some rather incomplete remarks on the question of the best 
frequency to employ for various classes of work. In the 
author's opinion there are very few cases in which lower 
frequencies than 40 to 50 cycles are desirable, and none in 
which less than 30 cycles should be tolerated, but he does 
not enter deeply encugh into the matter either here or in 
other chapters to make his opinions very convincing. 

The chapter dealing with engines and boilers is interest- 
ing, but hardly up to the standard of the treatise as a 
whole; on the other hand, those dealing with water-wheels 
and hydraulic development are excellent. In these the 
author deals in a thoroughly practical manner with pressure 
and impulse turbines, tangential impulse water-wheels, 
governing (and hydraulic inertia), weirs, reservoirs, and 
various commercial considerations connected with this very 
important matter, all of which will be of great value to the 
electrical engineer concerned with power transmission work. 


In the small amount of space at the author's disposal, an 


exhaustive treatment of these matters would have been 
impossible, but all the principal points are well brought out. 

Quite a large portion of the book is taken up with the 
question of tbe transmission line—its design, construction, 
working, regulation and cost are fairly fully discussed in 
several chapters. The only criticism we have to make here 
is that in certain respects the author's treatment of these 
very important matters is somewhat too general and 
elementary, while underground work is almost altogether 
neglected. Of course the latter is due principally to the fact 
that long transmissions (especially in the States) have been 
carried out with aerial conductors, but the fact remajns that 
every day more and more work is being carried out with 
underground cables, and that there are quite a number of 
exceedingly interesting matters specially connected. with 
this work with which the up-to-date electrical engineer hag 
to be familiar. Dr. Bell contends that the use of under- 
ground cables for high-pressure transmission work should be 
avoided until we have had more experience with similar 
overhead circuits, but engineers in this country are hardly 
likely to agree to this exceedingly cautious view, as it would 
certainly mean that their power schemes would be blocked 
by reason of their inability to employ overhead conductors 
for such work, on account of the attitude of the Board of 
Trade. 

'The remaining chapters of this treatise not, yet referred to, 
deal in a sufficiently complete manner with sub-station plant 
(called by the author current re-organisers ), commercial 
measurement of electrical energy, Ше laying out and general 
organisation of power stations, and the commercial problem. 
As the latter matter is considered wholly from the American 
point of view, the author’s remarks will only be of general 
interest to the reader here ; the fundamental considerations 
are, however, very well brought out. 

As indicated already, the treatise is of very general 


excellence throughout ; the most scrious criticism we have 


to make is that it is too American. Unless the reader 
happens to be well acquainted with the work that has been 
done on the Continent during the last 12 years, he would 
be apt to retain the impressicn that American practice and 
Amcrican constructions must be closely followed to ensure 
success in this class of work, with which British engineers 
are, as а rule, so unfamiliar. That this is not so is sufh- 
ciently obvious to the experienced engineer reading this 
book, which deals almost entirely with American designs and 
arrangements, and, as a matter of fact, very many things 
are far better done, and many plants are far better designed 
and arranged on the Continent than they are in the States, 
where standardisation is carried too far for work of the 
character in question, and where, in most cases, installations 
and schemes are still laid out with more regard to low 
capital expenditure than to true economy and safety of 


working. We certainly think that this treatise would be ' 


still more valuable if it covered some of the European work; 
and if it could be made applicable in every respect to 
European as well as American conditions of working. 

In eonclusion, we recommend all power-transmission engi- 
neers to make a point of keeping always in mind the follow- 
ing summarised advice which Dr. Bell offers to his readers :— 
* Avoid, when you can, apparatus of peculiar sizes and speeds, 
remember that you are after results, not electrical curios. 
See to it that what is done is done thoroughly; and for 
general guiding principles keep your voltage up and your 
inductance down, and watch the line." 


ARMATURE CORE DISCS FOR CONTINUOUS: 
| CURRENT MACHINES. 


By FRED. W. DAVIES. 


Охе of the first things an electrician has to do in designing 
a dynamo or continuous-current motor, is to select or design 
a suitable core disc for the armature. To do this is not such 
a trivial matter as it might seem, for by the design of the 
armature core disc the general proportions of the entire 


fein al 


things being equal, it keeps cooler. 
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machine are largely determined. In deciding upon the size 
and type of core disc to be used in a machine of a new 
design, it is usual to rely, in the first instance, upon past 
experience ; and then, after making one or two trial calcu- 
lations, to finally make the modifications which are found to 
be necessary or expedient. It is possible, however, by the 
use of reliable empirical formule, to avoid much of the work 
involved in these preliminary calculations; though whatever 
formule are used are subject to slight modifications in 
special cases, as it is impossible to lay down any hard and 
fast rules, which shall be universally applicable. In deciding 
upon the armature core disc, it is necessary to consider the 
question from three points of view :—The electrical, the 
magnetic, and the mechanical. The conditions, seen from 
these three points of view to be desirable, cannot all be com- 
pletely fulfilled, as they conflict with one another. What 
the designer has to do is to allot, as correctly as he can, to 
the various points thei: due importance ; and then to design 
accordingly. The. notes and formule embodied in this 
article are intended for his assistance in doing this. 

As is well known, there are two distinctive types of 
armature core disc—the ring and the drum. Occasionally, 
though not often, these types are somewhat modified. Ring 
armatures arc sometimes made of a great length compared 
with their diameter, and are then called “ cylinder " arma- 
tures. Then there are those two abnormal types of the 
drum armature, known as the “shuttle” and * pole“ arma- 
Lures, respectively, the use of which, however, is admissible 
only in very small machines, and is not to be recommended 
even then. King and drum armature cores may be sub- 
classified as plain, toothed, and ironclad respectively, accord- 
ing as to whether the conductors are assembled on the out- 
side of the core, placed in slots in the core, or threaded through 
holes in the core. Plain cores are largely used by many 
manufacturers for small and medium sized machines, Until 
recently they were considered the best for practically all 
purposes: but there is at the present time a growing con- 
census of opinion amongst electrical engineers in favour of 
toothed cores (of the drum type) for multipolar machines. 
In the United States, the toothed drum core finds great 
favour, especially for electric railway work. 

The drum armature, in most instances, is preferable to 


the ring, for the following reasons :— 


1, There is less idle wire than ор a ring armature, and 

therefore it has a lower resistance. Consequently, other 

For this reason, too, a 

drum armature machine will have а s/i/t/y higher efficiency 

than a similar machine with a ring armature, though, in 
practice, this increase in efficiency is entirely negligible. 

2. For a given number of active conductors, its coils 
have a lower self-induction, and therefore better commuta- 
tion is obtainable. 

3. Owing to the greater cross-section of iron that it offers 
to the magnetic flux, a stronger field may be employed than 
with a ring core. 

4. It is better adapted to former-winding. 

5. In a bipolar machine, any want of symmetry in the 
distribution of the magnetic flux through the armature does 
not disturb its electrical balance, as would happen in the 
case of a ring armature, for the reason that a drum-wound 
coil is acted on by both poles at the same time. 

As an offset against the foregoing advantages, the drum 
armature possesses the disadvantage that coils having а large 
difference of potential between them cross one another in the 
end windings, though this is not of such moment when 
either a former-winding or в bar-winding is used. For 
pressures of over 500 volts, the ring armature is the more 
suitable, owing to the greater facilities it offers for the 
insulation of the coils. | 

When the type of core has been decided upon, the next 
question to decide is whether it shall be plain, toothed, or 
ironclad, The toothed core possesses several important 
nans over the plain core, which are enumerated 

OW :— 

1. The length of the air-gap may be considerably reduced, 
and consequently fewer ampere-turns will be required on the 
field-magnet, coils, This applies more especially to multi- 
polar machines; for if the air-gap is reduced to any 
appreciable extent in a bipolar machine it becomes impossible 
to obtain sparkless commutation. It is therefore advisable 


to use plain cores for the armatures of bipolar machines, and 
toothed cores for multipolar machines, 

2. It offers better mechanical construction ; both because 
of the positive driving afforded to the conductors, and also 
on account of the actual drag on the conductors being con- 
siderably less. The mechanival dray, in this ruse, comes 
mainly on the iron core itself. 

3. There is almost an entire absence of eddy currents in 
the conductors, even when solid bars are used, owing to 
their being in a very weak magnetic field. 

The ironclad type of core, which in reality is nothing but 
a modification of the toothed core, possesses the foregoing 
advantages in common with it; but it should never be used 
for continuous-current machines on account of the high self 
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d, virtual external diameter; d., virtual internal diameter. 
Fig. 1.—PLAIN Disc ғов RING ARMATUBE. 


and mutual induction of coils wound on such a core, which 
prevent good commutation. It is largely used for the 
rotors of alternate and polyphase-current motors, which is 
its true application. Former-wound coils cannot be used on 
an ironclad core; and besides this, the ironclad core presents 
difficulties even in hand-winding that are not encountered 


with either plain or toothed cores. 
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d, virtual external diameter; d,, virtual interna! diameter, 
Fic. 2.—Tooruep Disc FoR DRUM ARMATURE. 


We must now determine the dimensions of the core. The 
primary and fundamental dimensions are the virtual external 
diameter, the virtual internal diameter, and the net length. 
It will be well, before proceeding further, to detine these 
terms. By Ње // lil erternal diameler is meant, in a plain 
armature, the actual outside diameter of the core; in a 
toothed armature, the diameter measured at the bottom of 
the teeth ; and in an ironclad armature, the diameter at the 
bottom of the perforations, By the virtual internal diameter 
is meant, in unventilated drum cores, the actual diameter of 
the hole in the core ; in ring and ventilated drum cores, the 
inside diameter of the effective iron as measured over the 
ventilating aperture, or apertures, ав the case may be (figs. 1,2 
and 3). The nel length is, of course, the actual length of iron 
іп the core, The actual length of the core is usually about 
10 per cent. greater than the vet length, the increase being 
caused by the insulation between the discs (varnish, paper, 
* insuline," or other insulating medium). The ratio of the 
internal to the external diameter of the core suitable for any 
given type of machine may be obtained from the formula :— 


d, = ( k— >) d. d, = virtual internal diameter, 4 = 


‘65 for drum armatures and ‘95 for rings; and d = virtual 


— "mim 
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external diameter of the core. The ratio of the length of 
the armature to its diameter is a matter that depends largely 
upon the ideas of the individual designer ; but it should be 
borne in mind that by employing a core of large diameter, 
and thus kceping the length short, the shaft will be more 
rigid mechanically, whilst, on the other hand—and this 
applies especially to drum wound armatures—the greater the 


d, virtual external diameter; d,, virtual internal diamcter. 
Fig. 3.—" IRONCLAD Disc ков Drum ARMATURE. 


length in proportion to the diameter the less idle wire will 
there be on the armature. The following table, which gives 
the maximum net length of core in terms of the virtual 
diameter, which it is advisable to use, will serve as a guide 
in this matter :— 


No. of | Maximum permissible net 


Maximum permissible net 
magnet length ior | length for 
poles. drum armatures. ring armatures. 
2 2 diameters (virtual), © 1 diameter (virtual). 
4 1 diameter - : " н 
6 6 » » | 3 "» » 
8 5 97 97 ; 25 19 77 


The actual dimensions of the core can now be determined. 
This may be done, in the first instance, by means of one of 
the formul given below. After getting the size of the core 
(approximately) by this means. its length can then be altered 
in accordance with what the later calculations show to be 
necessary. 


output in watts 


r. pm x number of poles x / 
output in n. u. p. 

| r.p.m. x number of poles x k 

| = net length of iron in armature; d = virtual ex- 

ternal diameter of core; @ = virtual internal diameter of 


core; and k is a constant, the values of which are as 
follows :— 


For dynamos: / (d — 1)? = 


в 


For motors: l (4 — (i)? = 


Drum Ring 
armatures, — armatures. 
k= 020200 052000 for dynamos. 
000027 000070 for open-type motors. 
000021 000056 for protected -ty pe motors. 
000018 000047 for enclosed-type motors. 


These formule, which are applicable to machines having 
any number of poles, give a good idea of the size of arma- 
ture core (consistent with good commutation and cool 
running) which is necessary for any machine of a given 
output. 

All drum armature cores for machines, running at usual 
speeds, of outputs of 10 kilowatts in the case of a 
dynamo (or its equivalent output in brake horse-power 
if a motor) and over, should be ventilated, either by 
means of ventilating ducts running parallel to the shaft, 
or else by mounting the core on an internal spider. 
There are several forms of ventilating ducts, A common 
and good method is that shown in fig. 9. А some- 


what cheaper plan is to have a number of slots punched 


round the hole in the core disc, the width of each slot being 
the same as the width of the feather key on the armature 
shaft (see fig. 4). Into one of these slots the feather key 
on the shaft fits. For the larger sizes of drum armature, 
the best method of ventilating the core is to mount it ring- 
armature-fashion on an internal spider (fig. 3). 

Tf the armature core is to be of the toothed type, we must 
now consider the design of the teeth—a more important 


-r m XR _ 


Approximate number vf armature sections 


matter, by the way, than it is generally considered to be, 
There are several pointe that merit attention when deciding 
upon the proportions of the teeth. The first dimension 
that we require is the length of the teeth. In order to 
allow ample room for the conductors, the slots (or perfora 
tions, if the disc is of the ironclad type) should be about 
125 (d — «/,) in radial depth (/ being the virtual external 
diameter of the core, and /i the virtual internal diameter, as 
before), This agrees well with good average practice, ard 


а, shaft; k, key. 
Fic. 4.—VENTILATED Drum Disc, WITH OVERHANGING TEETH. 


it is neither necessary nor expedient to make them much 
deeper than this. The number of teeth on the core is usually 
the same as the number of sections in the armature, and 
should be such that the total number of conductors can be 
divided up so as to get an equal number of conductors in 
each section. А rough idea as to the number of sections 
suitable for a given armature may be obtained from tho 
curve shown in fig. 5. It remains now to determine the 
relative width of the teeth and the slots. Here it will be 
well to enumerate some of the advantages and disadvantages 
of wide rersus narrow teeth. It is assumed, of course, that 
the sides of the slots will be parallel, as shown in figs. 2 
and 4. The wider the teeth and the narrower the slots, the 
greater will be the mechanical strength of the teeth, and the 
Jess the hysteresis and eddy-current losses in them. The 
less, too, will be the mechanical drag on the conductors, 
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Еа. 5.—Curve SHOWING SUITABLE NUMBER OF ARMATURE 
SECTIONS. 


in which there will also be less eddy-currents. — Never- 
theless, the teeth are sometimes made narrow in order 
that the strength of the reversing field may be in- 
creased, thus ensuring good commutation. This is bad 
designing, it being much better to increase the length of 
the air-gap instead, and so avoid the hysteresis loss attendant 
on the use of very narrow teeth. Besides this, when the 
teeth are too narrow, difficulties are introduced in punching 
out the slots ; and when finished, the discs require more care 
in assembling. On the other hand, the width of the slots 
cannot be reduced indefinitely, or there will not be sufficient 
room for the insulation and conductors. These considera- 
tions, and the criterion of experience, point to a width of 
slot which is about equal to the width of the tooth at the 
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outer circamference of the core. The width of the slot at 
the circumference of the core should never exceed 1:5 times 
the length of one of the air-gaps; otherwise the eddy- 
currents induced in the magnet poles by the movement of 
the teeth will cause an appreciable loss of power, with 


heating of the pole-pieces. The teeth are sometimes made 


to overhang the slots at the circumference (fig. 4), but this 
is not advantageous, as it increases the self-induction of the 
coils, and is а very undesirable feature if former-winding is 
to be used. It is a good plan to have the corners of the 
slots filled in with a small radius at the bottom, as shown in 


Note the radius. 
Fia. 6.—DzTAIL OF ABMATURE TEETH, 


detail in fig. 6. This increases the section of the iron in 
the teeth where it is most needed, and reduces the hysteresis 
and eddy-current lósses; besides imparting mechanical 
strength, Some manufacturers, instead of having the 
slots punched in the core discs before assembling them, 
prefer to assemble them on the spider or shaft first, and then 
mill out the slots afterwards.. This is not to be recom- 
mended, as the teeth cannot then be relied upon for being 
of uniform thickness. Moreover, this method necessitates 
dismounting the stampings afterwards to take off the burrs 
caused by the milling. 

Most makers seem to be agreed as to the best thickness 
for discs. of a given diameter. The thicknesses of disc 
s generally obtain in modern practice are tabulated 

low :— 


Virtual diameter of discs. 'Thickness of discs. 


Up to 30 in. 025 in. 
From 30 in. to 48 in, 03125 in. 
18 in. ,, 60 in. 0375 in. 


The magnetic induction is a quantity that varies but 
slightly in the machines by different makers. In а well- 
designed machine, the induction in the armature core will not 
be much less than 60,000, nor much more than 80,000 lines 
рег sq. in. The mean average induction in the teeth will 
be somewhere between 100,000 and 130,000 lines per sq. in., 
the heavier inductions being used most in generators for 
electric traction, The induction and permeability of the 
teeth at one-third of the distance up from the roots (see 
lig. 7) may be taken as a close approximation to the mean 


Root of tooth. 


Tho | ne a h indicates where the cross-sectional ares of the treth should be 
Calculuted, in working out the mean average induction and permeability in them 


C’ = depth of slat). 
Fig. 7. 


avernge induction and permeability. If the magnetic in- 


(actions are much lower than those given above, the field 


magnet will not be powerful enough relatively to the arma- 
ture. [f, on the other hand, the inductions are much 
higher than the maximum values given above, there will be 
undue losses in the core, causing heating and reducing the 
efficiency of the machine. 

For multipolar machines, the induction in the armature: 
core and teeth should be slightly lower than in bipolar 
machines ; in fact, it may be taken as a general rule that the 
xreater the number of magnet poles the lower should be the 
induction in the armature core. With regard to the 
induction in the air-gap, it is important to remember,. 


when dealing with toothed cores, that there is a 
magnetic fringe at the side of each tooth as shown 
diagrammatically in fig. 8, which makes the effective area of 
the air-gap greater than it would otherwise be. This fringe 
virtually increases the area of the air-gap by an amount 
equal to the product of the length of the polar face 
(measured parallel to the shaft) and the length of the air- 
gap, for each tooth under the pole. This is correct where 
the air-gap is less than the width of the slot at the circum- 
ference of the core; where it is equal to, or greater than, 
the width of the slot, the area of the air-gap is reckoned as 


Fic. 8.—DracramM SHOWING MAGNETIC FRINGING ON TEETH. 


if the armature core were a plain one. The increase in 
the effective area of the air-gap, due to the magnetic fringing 
of the teeth, is generally considerable ; and it should there- 
fore be carefully taken into account. 

Finally, while it is necessary, in designing the mechanical 
details of the armature core, to make provision for bolting 
up the discs fairly tight in order to ensure a sound mechanical 
job, yet it is not advisable to subject the discs to any more 


pressure than is really essential, as the pressure increases the 


hysteresis loss. If bolts are used for the purpose of clamping 
the discs together, the holes in the discs through which the 
bolts pass should not be near the periphery. Preferably the 
bolts should not pass through holes in the discs at all, but 
through the centre of the discs; otherwise eddy currents 
will be generated in them and cause needless heating—to say 
nothing of the reduced efficiency occasioned by the waste of 
energy. Sometimes, when bolts are passed. through holes in 
the discs, they are insulated therefrom, and also insulated 
from the armature end-plates, or spiders, as the case may be. 
By this means, the generation of eddy-currents in the bolta 
is avoided, but it is а troublesome and expensive method of 
construction. In very large sizes, it is well, for the sake of 
convenience—both in punching the discs and in building 
the armature—to have each disc made up of several 
sections instead of having it punched out in one piece. 


BUSINESS NOTES. 


— —„—V— 2 


Colliery Plant.—Messrs. A. Hirst & Son, I.. nited. 
Crescent Works, Dewsbury, have just secured from Messrs. CL 11де 
and Roland, mining engineers, Wakefield, an order for an electric 
hauling and pumping plant, to be installed at the Manor Haigh 
Moor Collieries, Wakefield. The plant will consist of a steam 
engine with 18 in. diameter cylinder, 50-kw. dynamo, 60-H P. 
motor, and a large hauling gear; also a set of three-throw ram 
pumps driven direct by motor, and 1,800 yards of heavy cable. The 
tirm, who are busy at present, have just supplied sinking gear, haul- 
ing plante, and motors for pumping purposes to several other 
collieries in the Dewsbury and Waketield districts. 


Westinghouse Works.—A party of influential gentle- 
men from South Australia, including Sir Edwin T. Smith and Mr. 
Arthur W. Ware, ex-mayor of Adelaide, visited the Westinghouse 
Works, Trafford Park, the other day, and made a tour of the new 
workshops. Before returning home several of the party intend to 
visit America, and propose to study the principal electrical manu- 
facturing works there. It will be remembered that «uite recently 
Adelaide embarked on a very large tramway scheme, the contract 
forthe whole of which went to the British Westinghouse Company. 


zu 
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Electrical Wares Exported. 


WERK ENDING Апо. 20th, 1901. | WEEK ENDING Ava. 10TH, 1902. 


Adelaide Value £88 Adelaide  .. s ee Value £154 
oe 456 ee 51 


Teleg. cable.. Alexandria .. 


97 
Alexandria. Teleg. mat. 50 
Bergen. Submarine cable .. 8,0€0 A A AEN А ees шк : : à 217 
. Bombay .. .. .. .. 10 | Bangkok.. 787 
Brisbane e о в ee ee 46 Bombay э о ее ее ee 660 
Buenos Ayres, Teleg. wire. 875 | Buenos Ayres .  .. MS 
Caleu tte .. W a Teleph. mat. 110 
Cape Town 7 ee eo ` oe 438 Calcutta ee ee oe. 1,156 
ЮУ Elec.tramears . . 2,200 Cape Town .. e 0 5 896 
Christiana. Teleg. wire eS BL Channel Islands. ax $3 62 


Colombo is ea i 67 Copenhagen.. ee 
Copenhagen. Teleg. wire 2 25 ESFERA. 


Demerara. Teleg. mat. © . 365 


ee М 
Demerara .. . 110 Fanning Island. Teleg. cable 850,000 
Durban s+ ee oe . 226 | Gothenburg. Teleph. cable. 188 
East London e 059 5. 49 Hamburg. "l'eleg. mat... . 86 
Flushing v .. se 30 Hong Kong .. ти xs x 17 
Fremantle .. — .,  ..  .. 285 | Melbourne .. .. ... . 83 
t: ugyaquil ee eo ee ee 85 New York ee ee ee ee 18 
Hong Kong.. sè es A 25 Ostend ECC Ds e. 377 
Lyttleton oe ee oe oe 75 Rio de Janeiro. Teley, mat. ee 2,600 
Madras e s s. (9 St. Lucia. Teleg. wire .. 44 
Manilla K^ 9^ Ca. cx 10 Shanghai „ „ О 
Melbourne. 618 singapore ..  ..  .. se 217 
Ostend ee ee ee ee 00 Sydney oe T am 1,419 
Perth... ИЧ ^ © . 150 „  Teleg. mat. .. 206 
Port Elizabeth ee 5 — 006 Wellington 151 
Rotterdam, "Teleg. mat. s 20 
Rouen ix i a .. 198 
St. Petersburg. "Teleg. mat.. 200 
| ji Teleph. appar. .. 316 
Shanghai ме = 400 
stockholm. Teleg. wire 97 
Bydney is m А .. DAB 
Wellington.. - s ps 39 
Total .. £10,569 Total £860,794 


Foreign Goods Transhipped. 


| Rio de Janeiro, Teleg. wire Value £158 
. Sydney. Elec. lamps SQ 170 


Total .. 4828 


— 


Portable Testing Set. —A testing set which will 
measure up to 500 amperes at 300 or 500 volts, and weighs less than 
12 lbs, may well be called “ portable." The accompanying illus- 
tration, fig. 1, shows such a set, as constructed by Messrs. Everett, 
Edgcumbe & Co. It measures 9 in. x 7j in. x 5 in., including all 
shunts and resistances, and has four ampere ranges and four volt 
ranges, so that equal accuracy is attainable, whether it be a glow 
lamp or a 200-н.р. motor that is being tested. The set consists of 
two sensitive dead-beat moving-coil instruments side by side in 
one case. Опе is used as a voltmeter, and by means of series 
resistances connected to & number of terminals, can be used for 
various ranges. The other instrument is used as a millivoltmeter, 
and gives a full deflection for about 1 of a volt. The current to be 
measured is sent through one or other of the four shunts, according 
to the range required, and the resulting potential difference at the 
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shunt terminals is read on the millivoltmeter, which is 80 graduated 
as to read direct in amperes. Когай ordinary purposes, the result 
so obtained will be found quite sufficiently accurate, but where 
extreme accuracy is required, a slight correction for temperature 
should be made in the case of the ammeter, and for this purpose a 
thermometer is fitted inside the ammeter case. A further advantage 
of the method is, that the leads carrying the current to be mea- 
sured need. not be brought up to the instrument itself, as it is merely 
necessary to put the shunt in circuit at any convenient point, and 
to connect its terminals with those of the instrument by means of 
the flexible connecting leads .which are provided with the set. 
These leads are provided with plugs, so that the connection is 
instantly made. The needles are finely pointed, and mirrors 
are let into the scales, so that very accurate readings can 
be taken. Besides extreme accuracy and portability, this set 
possesses a great advantage over all those in which only 
one instrument is employed to read both amperes and volts by 
means of a commutator, in that both quantities can be read 
simultaneously ; this is an abeolute necessity, unless the load is per- 
fectly steady, as is unfortunately seldom the case in practice. 
Owing to the coils being wound on copper frames moving in a 
strong magnetic field, the movements of the needles are dead-beat, 
so that they come to rest instantly. The uses to which such a set 
can be put are innumerable, as besides the measurement of current, 
voltage or power, resistances can be measured and rough insulation 


tests made. Low resistances, such as armature coils.and the like 
can be measured with great accuracy by its means, whereas their 
measurement ів аз а rule a matter of considerable difficulty. The 
set should certainly be found very useful and convenient. It was 
shown by the makers at the recent Tramways Exhibition with 


Fic. 2. 


various other types of portable instrument, The accompanying figure 
shows one of the latter—a portable moving-coil voltmeter (fig. 2.) A 
similar instrument is made for cell testing, which hasa scale of } in. 
for .',th volt, reading from 1:5 to 3 volts, and also acts as а pole 
indicator, 


Exhibition.— In response to an invitation sent to us, we 
went the other day to have a look round at the Ironmongery, 
Hardware, and Electrical Trades Exhibition and Market, at the 
Agricultural Hall. We made our way carefully among the stands, 
and in the course of our search occasionally found something of 
electrical interest, sandwiched in between beds and baths, pots and 
pans, wash-ups and wine-bins. 


The Simplex Steel Conduit Company were there with their elec- ` 


tric conduits, and the Conduit and Insulation Company had one of 
the neatest shows in the place. The Dowsing Company's familiar 
electric radiators, the Portable Electric Light Company's lamps and 
“ Huston ” radiators, Messrs. Kaye's oil cans, and Messrs. Keith and 
Blackman's electric ventilating fans were in evidence. Brass steam 
fittings were exhibited by Messrs. Hunt & Mitton, india-rubber 
pipes and mats by Messrs. Sheath Bros., tools by Mr. Evans, of 
Sheffield, and the Union Electric Company had their excellent 
stand of dynamos, motors, Flame arc lamps, and so on, which will 
be remembered by those who visited the recent Tramways 
Exhibition. The exhibit includes several of their new V type 
motors, a variable periodicity motor- generator, and an anti- 
vibrator frame carrying a 10-H.P. motor, anda large dynamo for 
converting 180 н.г Messrs. Falk, Stadelmann had a big 
exhibit, but it consisted mainly of gas and oil fittings. We 
learnt from the representative in charge that this firm's new 
electrical branch and showroom in Farringdon Road is now com- 
pleted. Messrs. Matthias Spencer & Sons, of Albion Steel Works, 
Sheffield, had a collection of their steel manufactures, especially 
their new “Evolo” air-hardened steel for heavy turning and 
planing, a metal which will stand a white heat without burning. 
Silver steel files are made a special feature of by this firm, and we 
understand that in this line the British manufacturer can stand his 
ground without the least fear of the competition of the foreigner. 
Magnet steel for telephone instruments, meters, &c., are also amongst 
Messrs. Spencer’s manufactures. Messrs. W. F. Dennis & Co. 
exhibited their wires, chains and fittings; Mr. H. W. Loosemore 
showed some electric fittings; and the Renewable Electric Lamp 
Company had their processes on view. Eucalyne polish was to 
be seen at the stand of the American Wringer Company, of 56, 
Southwark Street, S.E. It is an excellent polish for the woodwork 
of telegraph and other scientific instruments. Mr. James Dickeon 
showed his dynamo brushes and many other things. Only two 
other exhibits call for mention here. The Consolidated Telephone 
Construction and Manufacturing Company had a full assortment of 
their various telephone apparatus, electric testing instruments, 


‘switchboards, and circuit-breakers, all of which are quite well 


known to our readers. There wasalso a capital showing of telephone 
apparatus by Mesars. L. M. Ericsson & Co., Limited, to some of 
whose manufactures referemce is made in another column. Electric 
light fittings were conspicuous by their absence from this 
“Electrical” Exhibition. The ironmonger and hardwareman do 
not appear to have a very real connection with the electric lighting 
business judging from this collection of materials. The Exhibition 
closes to-day (Friday). 


Imports of Foreign Electrical Goods.—The returns 
now available show that the imports of foreign electrical goods and 
apparatus into this country reached a total last month of £51,868, 
as compared with £71,709 in June last and £42,107 in July, 1901. 
So far asthe year has gone, there has been a noticeable reduction 
in these imports, the total for the seven months ending with July 
being only £407,279, as contrasted with £595,073 in the first seven 
months of last year, 
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The Omnigraph.—The difficulty of learning the Morse 
sounder, which ordinarily necessitates the co-operation of a capable 
operator to send the signals, appears to have been practically 
abolished by the introduction of an instrument for sending letter- 
signals and messages for any length of time, in infinite variety, and 
with perfect uniformity. This instrument, for which the Stewart 
Electrical Syndicate, of 57, New Compton Street, W.C., are sole 
agents in this country, consista essentially of a metal disc, the edge 


THE OMNIGRAPH. 


of which is serrated, and, when slowly rotated, causes a contact 
maker resting against it to close and open the circuit of a simple form 
of sounder. The disc can be turned by hand at any desired speed, 
and the gerrations are arranged so as to form the letters of the 
alphabet. The apparatus includes a sending key, by meansof which 
the signals can be repeated by hand. A more complex form of the 
instrument carries 15 message discs, operated by simple mechanism, 
which brings them successively into action without a pause; the 
discs can be interchanged and otherwise relatively moved, so that 
an infinite number of unanticipated messages can be got. This 
apparatus is arranged for driving either by haud or by a motor. 
Tbe transmitter can also be bad separately, without the sounder 
and key, if desired. Undoubtedly the device will fill a long-felt 


want in schools of telegrapby. 


Electric Launches.—The Ray Mead electric launch 
which, as we mentioned last week, has been presented tothe Prince 
of Wales by Sir Whittaker Ellis, was designed, built and equipped 
by Mr. Kerbey Bowen, of Island Works, Twickenham-on-Thames. 
She is 60 ft. long by 10 ft. beam built of mahogany, with teak 
saloons ; the main saloon is 17 ft. long, and the pantry and waiters’ 
quarters (which are directly behind this) are 10 ft. long, which, with 
the overhang at each end of the saloon, gives a top deck length of 
over 30 ft. She is the largest electric launch now on the Thames, 
and is fitted with 80 specially-constructed accumulators, with a 
capacity of 400-ampere hours at 60 amperes discharge ; the motor is 
wound for 80 amperes at 160 volts, and runs the launch at 60 
amperes and 160 volts, at a speed of 9 miles per hour. The whole.of the 
electrical equipment is under the floor, leaving the entire length of 
floor deck free from any obstruction to passengers’ movements. 
The launch is eteered and controlled from the forward end of the 
saloon deck, the controller being Kerbey Bowen’s special type, 
giving two movemente ahead and two astern. At half speed the 
cells are in parallels of 40 cells, and at full speed are all in series. 
We understand that the first Ray Mead electric launch was builj by 
Mr. Bowen some 14 years ago, and is still running well. She is 56 ft. 
long by 10 ft. 6 in. beam, and has been in constant service during 
that period. She was engaged for several seasons by Sir J. 
Whittaker Ellis, previous to his plaring the order for the above 
new lannch, which is now used by the Prince of Wales. Mr. Bowen 
bas supplied electric launches to the Czar of Russia, the King of 
Portugal, and to Herr Krupp for the German Emperor; also for 
Italy, Siam, and other places abroad, while about 100 launches have 
са built by him for Thames use and for coasting and other service 
at home, 


Books Received, — “ Universal Directory of Railway 
Officials, 1902," London: The Directory Publishing Company, 
Limited. 103. | 

“Technical Education Return. (Applicatiom of Funds by Local 
Authorities)" London: Eyre & Spottiswoode, 1902. 1s. 1d. 


Travelling Electric Lamps.—An ingenious device 
has been brought out by Messrs. Thomas Laurie & Co., of Falkirk, 
to facilitate the use of portable electric lamps while obviating the 
drawbacks attending the trailing of long flexible cords over the 
floor. Briefly, the cord is suspended in loops from small bobbins, 
which slide along a stretched nickel-plated steel wire. The system 
is! clearly shown by the accompanying illustrations. Further, to 
retain the advantages of the lamps for use under benches, &£c., a 
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TRAVELLING ELECTRIC LAMPS. 


“stretching pendant has been devised; by coiling the flexible 
round a stout rubber соге, the pendant is made capable of extension 
to more than double its normal length. One of the figares shows also 
the patent adjustable hook in use, permitting of the suspension of the 
lamp at any desired height, with instantaneous adjustment. The 
sole agents for these devices are Messrs. R. Woods & Co., of 
Sanctuary House, Tothill Street, Westminster, who also represent 
the Keighley Electrical Engineering Company for motors, dynamos, 


o., as their sole agents in the South of England, and act in the 


same capacity (exclusive of London) for the Liverpool Electric 
Cable Company, Limited. 


Bankruptcy Proceedings.—A receiving order has been 
granted on the petition of a creditor against J. F. Worthington and 
G. Nuttall (J. Worthington & Co.) electrical engineers, Foundry 
Works, Hanley. | 

Notice of intended dividend is given by G. Н. Bentley, electrical 
engineer, Earlstown. August 30th is the latest day for proofs to 
be received by C. J. Dibb, official receiver, Byron St., Manchester. 

Mr. Anderson, electrical engineer, of Tonbridge, appeared for 
his public examination at Tunbridge Wells Bankruptcy Court on 
Friday. Debtor stated that he had fora partner a Mr. Perkins, 
and debtor received a salary for managing the electric business. 
The original idea was to work the business by means of a syndicate. 
The examination was closed. 


Dissolutions and  Liquidations, — The Electric 
Lighting Boards (British Manufacturing Company), Limited, has 
unanimously decided to go into voluntary liquidation, and a re- 
construction scheme is now on foot in which both the creditors and 
the shareholders in this concern will be protected. The original 
Electric Lighting Boards Syndicate, who were the debenture 
holders of the British Company, have appointed a receiver to 
protect the assets and carry on the business in Great Britain for the 
present. The position of the British Company in no way affects the 
foreign concerns dealing in the same system. There is à reference 
to this matter in our Notes to-day. 

Mr. L. N. Burt has retired from the firm of Messrs. Prestwich and 
Burt, electrical engineers, of Kingston-upon-Thames, and the 
business will be continued alone by his partner, Mr. E. E. 
Prestwich. 

The South Shields Electrical Engineering Company, Limited, is 
winding-up voluntarily with Mr. M. Stainton, of 18, Grainger Street 
West, Newcastle, as liquidator. 

Creditors of the Davy Electrical Construction Company must send 
details of debis, &., to Mr. G. Frampton, 37, Casselden Road, 
Harlesden, N.W., the liquidator, by September 26th. 

The Southern Electrical Installation and Wiring (o. is winding- 
up voluntarily with Mr. W. J. Larcombe, of Hastings, as liquidator. 

Mr. J. G. Irving and J, S. Plumtree (Irving & Plumtree, elec- 
trical engineers, 12, Canal Street, Nottingham) have dissolved 
partnership. Mr. Irving attends to debts. 
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A New Enclosed Are Lamp.—There is undoubtedly a 
large field for a lamp to operate singly on 200 to 250-volt circuits, 
giving a quality of light equal to that obtained with a series lamp. 
A lamp operating singly within these limits of voltage with a 
small current and an arc of about 150 volts has been used to, some 
extent, and has proved very satisfactory for certain classes of work ; 
but the combination of small current and long arc gives a purple 
tinge:to the light, which is sometimes considered objectionable. 
The British Thomson-Houston Company, Limited, of Rugby, have 
brought out an enclosed arc lamp for single operation on high 
voltage direct current circuits, which is claimed to be quite as 
efficient as the long-arc lamp, and to give a perfectly white light equal 
iu quality to that from a standard 5-ampere 80-volt arc. To obtain 
these advantages it is necessary to divide the voltage equally 
between two arcs, and this is done in the B. T. H. Twin- Carbon 
lamp. The standard lamp takes 2? amperes, and the two arcs are 


| Regulating 


1 
vo Res stance 


Camp 


Dash pots 


Carbon holders 


nll 


Clutches 


in series, with 80 volts at each arc. The controlling mechanism is 
very simple, consisting of a steadying resistance and a pair of 
magnets connected in series with the two arcs across the 200 to 
250-volt line. A single armature operates the clutches for both 
carbons, 80 that both feed together, and it is impossible for one arc 
to rob the other to an appreciable extent. The carbons are placed 
very close together, so that to the observer the effect is the same as 
if the light emanated from asinglearc. Eleven millimetre carbons 
are used, and with 12-in. upper and 5-in. lower, the lamp will 
burn 130 to 150 hours with one trimming. The greatest attention 
has been paid to the mechanical construction of the twin-carbon 
lamp. It has been designed along the same lines as the other 
B.T.H. enclosed arc lamps, and is really only a new combination of 
parts of a standard mechanical design. All lamps are weather- 
proof and have solid copper casings. No sliding contacts or springs 
are used, and all parts of the mechanism are readily accessible for 
inspection or repair. The twin-carbon lamp is considered to offer 
special advantages in cases where the consumers’ supply is being 
changed from 100—200 volts alternating to 200—250 volts direct. 
Alternating lamps operating in multiple can be replaced by twin- 
carbon lamps without changing the wiring or the arrangement of the 
lamps. | 


Railway Directory.— The Universal Directory of Rail- 
way Usiciats for 1902 has been issued (Directory Publishing Com- 
pany, Limited, 3, Ludgate Circus Buildings, Ю.С. 102.). It now 
includes practically all of the tramways worked by electricity in 
the United Kingdom, and the officials connected therewith. It is 
a most serviceable book for all who wish to have at hand the names 
and officials of all the great railway systems of the world. 


Schuckert Rock Drills.--On Friday, the 25th ult., 


official tests were made at the Düsseldorf Exhibition on dif- 
ferent rock-boring machines, and the Schuckert combined electric 
and compressed air percussion drill was found to show better results 
than thote of any other of the competing firms. 
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Catalogues and Lists.—Merssrs. WALLAcII Ввов., of 
57, Gracechurch Street, E. C., have just published the K“ section 
of their catalogue in which prices and details are given of a number 
of enginering novelties, such as tool-grinding and sharpening 
machines, small drilling machines, whitewashing machines, &c. 

Тһе LAHMEYEBR ELECTRICAL Co., LrwiTRD, have issued a well - 
illustrated pamphlet containing a description of their continuous - 
current dy namos for direct coupling. The pictures show a 1,000-xw. 
set erected at Gersthofen for electro- chemical work, some 800- 
Н.Р. steam dynamos erected in Kassel, and others of smaller sizes at 
Velten, Rombach, Gotha, ёе. 

The бон ELECTRICAL Co., LnuTED, has brought out a list of 
electric fans for the 1902 season. 

The MrrmaLLIC SEAMLESS Tuse Co., of Wiggin Street, 


Birmingham, have placed before us a catalogue of their metallic 
steel conduit and accessories for electric wiring purposes. The list 


British TuHowsos-HovsroN New ENCLOSED Авс LAMP, 


abounds in illustrations, and gives prices of the different details in 
table form. "The list will, no.doubt, be serviceable to most electric 
lighting contractors and dealers. 

Messrs. MARRYAT & PLACE, of Hatton Garden, send ug a revised 
list of their М.Р.” ironclad switches, fuses and circuit breakers. 


The CowsnunN SAFETY VaLvE Co, of Ambrose Street, West 


Gorton, Manchester, have issued some new circulars detailing their 
dead-weight safety valves, injectors, water lifters, ejectors, &c. 

Messrs. BEANLAND, PERKIN & Co., of Leeds, are sending out 
lists of a small automatic machine for sawing cold iron and steel. 

The ErEcTBICAL Company, LIMITED, is circulating a list of 
reduced prices for Nernst lamps. 

An August list of stock motors and generators has been sent ont 
by Messrs. Roycs, Ілмгтер, of Manchester. 

The B.T.H. Company’s latest lists are: No. 190, slow and moderate 
epeed motors of type CE;.No. 131, motor-driven air compressors ; 
No. 132, GE 58 traction motor. All are, as usual, admirably 
arranged, well illustrated and excellently printed. 


Japan.—Two-thirds of the electric light plant, value 
£6,938, and all the submarine telegraph cables, value £5,102, 
imported into the porta of Shimonoseki and Moji (Japan) during 
the year 1901, Consul Playfair reporte, were supplied by Germany. 
The machinery for loading and unloading ships or railway wagons 
at the quay of the Imperial Japanese Government Iron and Steel 
Worke, Wakamatsu Harbour, consists of two 14-ton electric movable 
portable cranes, one 25-ton fixed quay crane, driven by electricity, 
and one 10-ton shear-leg, hand worked. The ground occupied by 
the steel works is about 248 acres. The various buildings are all 
lighted, both outside and inside, by electric light, about 120 arc and 
1,000 incandescent lamps being used. Steam, electric, and hydraulic 


power are used in the works; all the machinery, with the exception . 


of the electric cranes, which were made in America, it is stated, 
was imported from Germany. 


(Continued on page 311.) 


At the top of the board the high-pressure bus-bars are 
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shock, shonld he stumble against the frame work. To still 


THE WOLVERHAMPTON EXHIBITION. 
| | i a further safeguard the interests of those operating the board, 


Ў (Continued from page 271.) 
AT the back of their main board Messrs, FERRANTI exhibit 
two three-phase extra high-pressure panels, comprising three- 
phase bus-bars, ammeters, oil-break switches, oil-break fuses 
and cable receivers, each of these being suitable for a maxi- 
mum capacity of 600 KW. 

. The three-core cable is brought in at the bottom of the 
board through a special receiver, which separates the 
conductors from one another, and serves the purpose of 
sealing the end of the cable, Each lead is fastened to a 
terminal, which is connected to the several fuses, switches 


and ammeters in the panels. 


FERRANTI MULTIPLE Оп-ВвВЕАЕ Вӯттсн. | 


glass plates are fitted to the switch panels, The panels on 
view merely represent в small section of this type of board, 
which Messrs. Ferranti have installed in many of the most 
important three-phase high-pressure stations in this and 
other countries. 

Close by is an example of the Ferranti multiple oil-break 
switch. This switch, as shown in the above illustra- 
tion, is made suitable for alternating current pressures 


FERRANTI THREE-PHASE SWITCHBOARD. 


arranged, and for isolating purposes a special expansion plug 
is provided, which makes the connection between the fitting, 
corresponding to the panel below, and the bus-bars ; this 
plug can be withdrawn by an insulated handle without fear 
of shock, 

The handles of the switches, which are of the oil-break 
pattern, are coupled together, so that the circuits of all three 
phases may be closed simultaneously. A locking-off panel 
is fitted, which entirely prevents the possibility of closing 
the switch whilst the panel is in position. 

Surmounting the board are voltmeters and synchronisers, 
each of these instrumenta being protected by oil-break 
fuses of the small pattern. 
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PmmBLES GmARED Sxor MOTOR. 


difficult matter for the most careless attendant to receive a 


between 7,000 and 15,000 volte, the one illustrated having 


The entire board is so arranged that it would be a 
а maximum capacity of 1,000 kw. The switch cottprises 
E 
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a porcelain box containing the auxiliary contacts c, and remain in poeition, and current passes round them alone. i 
projecting from each end are the handle a and main con- On moving the lever to the full “off” position, a spring, 115 

which has been put in tension during P 


the operation, expends its energy in quickly pus 
throwing the auxiliary blades from their 
contacts on the uplifting of a catch. The- 
final break of the auxiliary blades takes. 
place under oil, with which the entire box | 
is filled. The switch is fitted with a | 
synchronising contact, which is brought. | 
into action by moving the lever to a 
mid position, half way between **on'" 
and “off.” | | 
‚ Тһе complete switch is provided with 
runners, which enable it to be slipped in 
and out of jts panel, should necessit 
arise, the replacement of one switch by 
another taking but & few minutes. 
Switches of this type are in daily 
1 operation on switchboards of Messrs. 
Veena > Түз, p HU n Cade | Ferranti’s make in the generating and 
m eg * NT — і sub- stations of the Midland Electric Power 
ОЗЕ ИБА: ота Corporation, whilst large orders are in hand 
RO dh co xX - for & number of power schemes generating 
two and three-phase currents. 
Other of Messrs, Ferranti’s exhibits are 
transformers, rheostats, fuses, meters, &c., 
and the connecting and piston rod of one 
of their engines for the L.C.C. tramway 


power station. 1 
Messrs. D. Bruce PEEBLES & Co. have a 
a large exhibit of direct-current and three- | 


phase electrical plant, of which the principel 
feature is their direct-coupled set, consist- 
ing of a 550-Kw. traction and lighting 
generator, alternatively wound so that it can 
run either as a shunt machine for lighting, 
at 460 to 500 volts or as a compound- 
wound machine for traction, at a pressure 
of 500 to 550 volts. The generator is run- 
ning on the Exhibition load daily, and is 
quite sparkless at all loads from no load to 
25 per cent. over full load, with fixed brush 
position, the poles being fitted with the 


НЕР — P. P. P. patent tips for this purpose. | 
The dynamo is direct-coupled through 
PSEBLES-WILLANS 550 Kw. Bream Dynamo. . Messrs. D. Bruce Peebles’ standard spider 
| traction coupling to one of Messra. Willans 


tacts n respectively. The 
latter couple together two 
contacts arranged at the. . 
top and bottom of the. 
switch slate, these contacts 
being of a massivecharacter, 
and capable of carrying 
continuously the main cur- 
rent of the switch. The 
auxiliary contacts within 
the box are arranged on an 
ambroin barrel. ig such a 
manner ав to complete the 
circuit through a number 
of clip contacts fixed to 
the sides of the porcelain. 
On opening the circuit these 
blades leave the smal! con- 
tacts and provide 14 breaks 
in series with one another. 
The moving contacts form 
no part of the circuit 
when. the switch is open, 
and merely act ав bridging 
ieces when under current. 
The operation of the switch 
is as follows: 

If the switch is in the 
“ on” position, Ше pu; A | E xn 
TE means of a | | A DIESEL EP 
E кш which causes the main contacts B and Robinson's 3 T triple-ex ansion * | 
to come clear of the clips. The auxiliary contacts still at 270 revolutions per minute. good view of the 


THREE-PHASE 100 KW. ALTERNATOR AND EXCITER. 


— — 
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shown іп the foregoing illustration. The engine is that all points of the armature аё the same potential are in 
designed to give 835 I. H.P. with 180 lbs. steam pressure, direót metallic connection, thus distributing the load evenly 


whether condensing or not; the cranks are at 120°, and all 
the brasses are in constant thrust. The cylinders are 13°38, 


1 PEEBLES GEARED Імрсотох Мотов. PEEBLES GEARED D.C. Moros. | 


20°47, and 32:28 in. in diameter, with a stroke of 13:39 in. over the whole armature. The contact surface of each brush 
The mechanical efficiency of the engine is 87 per cent. at full is about 9 sq. in., giving a total surface at each brush 
load. The brush gear of the dynamo consiste of the firm’s spindle of over 18 sq. in. > | "un 
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` Ввожетт, LINDLEY ENGINE COUPLED то Dick, Kenr 330-kw. DrxAMO. 


reactive type of carbon brushes, six of which are mounted The temperature rise of any part of the machine, after віх 


on each of the eight brush spindles, the dynamo being an 
eight-pole machine. | and the full load efficiency of the dynamo is 93°5. Бег cent. 


The armature is provided with equalising connections, so Тһе combined efficiency of the engine and dynamo is 


hours’ run at full load, is guaranteed not to exceed 66° Е.; 


“Айы, cut: —— 
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81°8 per cent., and the steam consumption per Kw.-hour, 
condensing, is 24°5.lbs., or with 100° F. superheat 22-4 Ibs. 

À number of interesting machines are shown at the firm's 
stand; one of these iaa P. P. P. standard 150-n P. continuous 


KET HUC %% UNS DE ОПЕЕ 


ABRANGEMENT OF PEEBLES MOTOR- GENERATOR. 


current motor, of the multipolar three-bearing type, with belt 
pulley. Another is a very interesting type of 100-B.H.P. 
geared direct-current motor, of which this firm has made a 
speciality. The motor runs at 600 revolutions per minute, 
and is geared down to 90 on the second motion shaft. 
Special attention 
has been paid to 
rigidity in the 
design of this type, 
the centres being 
as low as possible 
and the bearings 
and  bedplate ·.. of 
Massive’ construe- 
tion, as shown in 
one of our illus- 
trations on p. 307. 

A 100-Kw. three- 
phase generator, 
wound for a pres- 
sure of 240 volts 
and 50 cycles per 
second, and run- 
ning ata speed of 
600 revolutions 
per minute, is shown in another view. This machine, in 
common with the rest of the three-phase plant, is of 
Messrs. Peebles & Co. 's latest design, under license from 
the Ganz Company, and embodies the most recent 
improvements. 

The central portion of the exhibit 
consists of one of the firm's standard 
sub-station sets, consisting of a 3,000- 
volt 850-в.н.Р. three-phase motor run- 
ning at 415 revolutions per minute and 
49 cycles to be direct-coupled to a 
standard P.P.P. 250 xw. traction 
generator, the whole mounted on a rigid 
bedplate. "This combination is shown in 
the diagram above; unfortunately, the 
set was incomplete at the time of our 
visit. 

Amongst the minor exhibits is a 
3,000-volt 20-B. H. . three-phase motor, 
direct-coupled to a three-throw ram pump 
of Barclay & Co.’s manufacture; ex- 
amples of the firm’s standard types of 
reduction gear for direct current and 
three-phase motors, which we illustrate 
on p. 309; a standard battery booster, 
electric winches, &c. 

Messrs. BROWETT, LINDLEY & Co., LTD., 
are showing one of their vertical three- 
crank triple-expansion engines, of the 
enclosed self-lubricating type, driving a 
Dick, Kerr dynamo of 330-kw. output 
at 320 revolutions per minute, with 
180 lbs. steam pressure, non-condensing. 
The cylinders are 133, 193 and 28 in. 
in diameter, with a stroke of 10 in., 
and are bolted to distance pieces which carry the bored 
guides for the cross-head slippers. The piston rods are of 
steel; 34 in. in diameter, and the connecting rods are fitted 
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TopDINGTON MANSION HOUSE. 


with big ends of the marine type. The crank pins are 7 in. 
diameter x 10 in. long, and the main, bearings are 63 in. in 
diameter, from 8 to 13 in. long. бу? Е, 

The frame, ог crank chamber, is, provided with doors to 
facilitate access to the working parts, and a water jacket ig 
cast on the top of the frame, which prevents the transmis- 
Bion of heat from the cylinders to the crank chamber. 

The steam distribution is effected by means of piston 
valves, and the speed is controlled by a shaft governor act- 
ing on a throttle valve. Oil is supplied to the bearings 
under pressure by means of a valveless pump. 

As may be seen in the illustration on the previous page, 
the set is run without nute on the foundation bolte, to 
show the steadiness and freedom from vibration of the 
engine, which is exceedingly well balanced. 

The dynamo is of Messrs. Dick, KERR & Co.’s standard 
type, generating 600 amperes at, 550 volte, aud is regularly 
run on the Exhibition circuits. It is capable of carrying an 
overload of 50 per cent. without injury, and 25 per. cent. 
for half an hour without sparking, with fixed brushes, 
between no load and 25 per cent. overload ; the temperature 
rise of any part after 12 hours’ run at full load is guaranteed 

not to exceed 75° 
F. above that of 
the surrounding 
air. The magnet 
frame is of cast-iron 
of high perme- 
ability, with lami- 
 nated steel pole- 
pieces cast into 
the yoke; the 
armature core is 
also of laminated 
steel, with ample 
ventilating ducts, 
The winding is of 
copper ribbon, 
wound on formers, 
without jointa ex- 
cept ab the com- 
mutator. In these, 
as in all other respecte, the machine is precisely in 
accordance with the standard practice. of Mesers. Dick, 
Kerr & Co., Ltd., and fully maintains their high reputation 
for excellence of design and workmanship. | 
( To be continued, ) | 


Юхахе Room at TopDINGTON MANSION. 


Carshalton.—The B. E. T. Co. is to submit to Ше 
U.D.C. a scheme for joining up the ends of the tramways already 
sanctioned through the district. | 57 
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ELECTRIC LIGHTING. AT TODDINGTON 
| MANSION. 


A LARGE private lighting plant has just been installed 
at the Mansion, Toddington, Gloucestershire, the residence 
of Hugh Andrews, Esq. Mr. Andrews was one of the 
first to adopt electric lighting in his country house, 


Swarland Hall, in Northumberland, his late residence, being 


so fitted up with a steam plant, long before oil engines 
came to be adopted as a motive power for generating 
electricity. 

The plant at Toddington consists of а 25 H.P. (nominal) 


multitubular boiler, with extra large firebox for burning 


wood if necessary, and exhaust feed-water heater in separate 
house ; 8 Marshall engine, with cylinder 13 in. in diameter 


x 30 in. stroke, and a Parker dynamo, having an output 


of 140 amperes at 230 volts. The battery consists of 110 
D.P. cells in glass boxes, of a new type, and has a capacity of 
no less than 960 ampere-hours, The switchboard is so arranged 


that the lamps may be run either direct from the dynamo, 


or from the accumulators, and an Aron meter is in circuit 
which registers both the charge and discharge. "The current 
is conducted to the mansion:throngh two Callender cables, 


laid on the solid system, to a main distributing board on the 


ground floor, another distributing board controlling the 
lights on the upper floors. "The installation is divided into 
a number of small circuits of about 8 amperes each, 
controlled by two ** bridge " fuses, so that in the event of a 


fuse blowing only a small portion of the lighting is affected. 


All the boards are fitted with 


positive and negative switches 
and fuses, | 


The total number of lamps at present installed amounts 


to about 800 glow lamps, and two 7-ampere Jandus arc 


lamps; the former are mostly of 16 and 32 c.r., though 


they vary from 100 to 8 C. . It is intended to light the 
large estate offices and the parish church later on. . 


The Mansion contains a most valuable collection: of - 


stained glass windows in the cloisters, which are illuminated 
by the Jandus arc lamps on dark evenings. 

The work has been carried out by Messrs. Drake and 
Gorham, to the specifications of Mr. T. Campbell Futers, 
engineer, Broomhill Colliery, Northumberland. 


BUSINESS NOTES. 


(Continued from page 306.) 


Ericsson's Telephones.—The 1902 edition of the illus- 
trated catalogue issued by Messrs. L. M. Ericsson & Co., Limited, of 


Temple Chambers, E.C., is a very good production, and it will no 


doubt find ite way on to the desk of everyone in this country who ' 
is interested in the telephone business. It claims to be the largest 


and most complete catalogue of telephones and accessories in 
existence. The increase in the company’s business has rendered it 


impossible to hold sufticiently large stocks in London to deal with 
it, therefore two acres of freehold building land have been acquired : 
at Broad Lane, Tottenham, on which a factory will ba erected and 


equipped on the most modern and-improved lines. One special 


We cannot pretend to cover at all adequately the great variety of 
apparatus detailed in the 235 pages of this book. On page 61 we 
notice a combined telephone and telegraph instrument, such as have 


been specially.constructed for cavalry scouts in South Africa. Itis - 


very small and light, and most suitable for military purposes, in 
It is fitted with a2 


Which it has acquitted iteelf very efficiently. 


line of manufacture to be carried on there will be “ municipal" : 
wall and table sets, and these will be entirely of British make. - 


telescopic hand microphone with cord, buzzer, a condenser for the 


line, and аА dry battery of two cells. 
is the War Otice pattern portable telephone for terminal stations. 


It is especially recommended for places where only a temporary ' 
It is fitted with a hand micro- · 


telephone station is required. 


Another interesting instrument 


telephone, waterproof cord, two dry cells, generator, bell, lightning 


protector, and terminals for Jine and earth. 
the British Army, and is enclosed in a poliehed oak case. One other 
special line of instrument is one with special protections against high- 
tension currente, The instrument is used in Sweden and other 
е where the telephone wires are run on the same poles as 

nes carrying high-tension currents. It has to be fixed very high 
Up on the wall, and its receiver and transmitter are fitted at the 
end with long india · rubber tubes, so that users are thoroughly pro- 
Md against dangerous high-tension shocks. The automatic switch 
of the instrument is worked by a pulley fixed to а cord, and in the 
ringing position the pulley is secured on a hook. All of these 


It is largely used in - 


devices and many more are shown at the firm's exhibit at the 
Agricultural Hall Ironmongers’ Exhibition, which closes to-day. Во 
far as the rest of the contents of the catalogue are concerned, we 
must content ourselves by quoting the different sections into which 
they are divided :—A, telephone instruments; B, extension switches 
and small wall switches; C, portable telephones; D, interoommuni- 
cation telephone instruments; E, automatic call boxes; F, bells; 
G, hand micro-telephones, transmitters, receivers, generators, 
batteries and battery boxes, translators and switches; H, switch- 
boards; K, multiple switchboards and accessories ; L, lightning 
arresters; M, testing instrumenta ; N, telegraph instruments. and 
accessories ; O, fire-alarm apparatus; P, watchmen's tell-tales; Q, 
cords, cables and spare parte; R, diagrams of connections. The 
general set-out of the catalogue is to be commended. There is 
ample space allowed for each item. | 


New Magazines,—Last month the publication was com- 
menced in London of a new engineering monthly (1&), with the 
title of Page's Maga: ine. The editor is Mr. Davidge Page, and the 
publishing offices are at Clun House, Surrey Street, W.C. After an 
examination of the first number (July), we have come to the 
conclusion that it compares very favourably with the various other 
monthly magazines of its kind. The ground it proposes to cover is 
“ engineering, shipbuilding, iron and steel, electricity, and mining 
industries." The editor's monthly resume forms interesting reading, 
and makes a useful collection of the more important matters of 
current interest in all departments calling for comment. The 
articles include an account of the Glasgow Electric Tramways ” 
written by Mr. Benjamin Taylor and well illustrated ; Naval Notes 
and Locomotive Engineering Notes will be two of the regular 
sections in each issue; Mr. Claude W. Hill has an article on 
" Prime Cost "; and there isa general and introductory contribution 
by Mr. D. N. Dunlop on Business System and Organisation.” If 
the publishers maintain the standard they have set for themselves 
by this first issue, the readers of Page's Magazine will have good 
value for money. 

No. 1 of the Midland Engineer is before us. It is a monthly 
magazine for everybody, “ mechanical, electrical, civil, mining, 
locomotive and sanitary engineers, machinists and founders.” It is 
a 3d. publication, and its object is more particularly to cater for the 
wants of engineers in the Midland Counties. It is a ' Midland 
paper on Midland matters, written by Midland men.” 


G.E.C. Annual Sports,—The sixth annual sports of the 
employés at the Peel Works of the General Electric Company 
(1900), Limited, were held at Belle Vue Gardens, Manchester, on 
Saturday last before an attendance of over 5,000 spectators, and 
were in every way a marked success. The number of entries was 
over 300, aud the competition in all the events was very keen. The 
programme shows that there were 18 events, and the finishes of all 
the races were distinctly good, thus showing how wellthe Handi- 
capping Committee had done their work. The principal event was 
the 220 yds. Flat Handicap, which carries with it the Eckstein Cup, 
& cup presented by Mr. Eckstein, the managing director of the com- 
pany, and the final of this event was a splendid race, which ended 
in favour of J. A. Davis, but so keen was the finish that about a 
yard would have covered the first four runners. The Tug of War 
was another event which calls for remark, as all the teams entered 
were very evenly matched, and after a splendid struggle, victory 
rested with J. Currie's (tool shop) team. The Departmental Team 
Race was something new in the North, although it i8 common at 
many of the larger Southern meetings. This ended ina victory for 
No. 4 Team (electric light department). The band which rendered 
music during the sports was the Irwell St. Prize Band. At the con- 
clusion of the sports, Mrs. Eckstein presented the prizes to the 
successful competitors, after which Mr. A. Brooker, the works 
manager at Peel Works, proposed a hearty vote of thanks, which 
was carried in true English fashion, to which Mr. Eckstein brietly 
replied on bebalf of his wife. 


л 


ELECTRIC LIGHT AND POWER NOTES. 


Aerefair.— The P.C. is negotiating with the Haslingden 
Electric: Light and Power Company for the supply of energy for 
public and private, lighting. 

Ashton-under-Lyne.—The local Plumbers’ Association 
has protested to the T.C. against the Electricity Committee allowing 
its own electricians t make plumbed joints in the cables they 
are laying, on the ground that it is plumbers' work. At the meet- 


ing of the T.C. on August 13tb, the electrical engineer stated that 


it was essential that jointers should plumb their own joints, and 
that no jointers were employed who could not wipe joints as 
well as make them. It was also stated that inquiries showed 
that at the West Ham electrical works no plambers were employed. 
The Council. decided to reply in accordance with the electrical 
engineer's report. 

Barnstaple.—The Corporation has applied for a loan of 
£21,600 for electric light purposes. 


Bideford.—T wo companies having notified their intention 
to apply for prov. orders to supply the district, the U.D.C. bas 
decided to inform the B. of T. that it bas just signed a three years' 
contract for a supply of gas, and that the Council hopes in the near 
future to apply for powers to supply electricity. 
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Beverley.—Having received permission to borrow 


£17,784 for electric livhting purposes, the T.C. has decided to confer 
with Edmundson's corporation as to the terms on which they will 
be prepared to instal and carry on the work. 


Bexhill.—The electrical engineer (Mr. W. T. Le Feuvre) 
advises the U.D.C. that the proposed extensions of the electric 
light works, to admit of the installation of additional plant, should 
be of a permanent character, and not temporary, as suggested. It 
is also stated that, in order to lessen the cost of energy, a second 
station should be established in another part of the town. These 


matters have been referred to the Electric Light Committee for 
immediate consideration. | | 


Bolivia,—The Review of the River Plate says that the 
installation of the new electric power plant for working the 
Huanchaca silver mines in Bolivia has been commenced. The 


station will be driven by water-power, and when finished, will be 


the largest power station in South America. A saving of half a 
million dollars a year will be effected by the use of electric over 
steam«power. The report of the directors for the past year shows 
profits amounting to $2,400,000. The output of silver ore amounted 
to 3,856,736 kilos. The working expenses were over two million 
dollars. The monthly coal bill was 357,000. 


Bridgend.— The South Wales Electrical Power Distribu- 
tion Company will, it is understood, have their Bridgend generating 
station ready in November. The work is proceeding rapidly, and 
there is a large demand for power by works and collieries in this 
district, which covers one of the most important sections in the 
Welsh coal fields. 720 н р. in engines, generators, and boilers are 
now being installed, and the company are considering the advisa- 
bility of putting down a further 1,250 H.P., in order to cope with 
the demand for power that has arisen. 


Brierley Hill.—The U.D.C. has asked the Midland 


Electric Power Company to quote terms for the supply of elec- 
tricity for public lighting. 


Burton-on-Trent.—0O wing to the increased demand for 
current the electric light works are to be considerably extended. 


Caerphilly.—The South Wales Electrical Power Com- 
pany has offered the District Council, which is promoting a prov. 
order for electric lighting, to supply electricity for general distri- 
bution at lid. per unit fora minimum of 100,000 units. 


Cefn Mawr.—The Parish Council, having been unable to . 


secure & reduction in the price of gas, which is 4s. per 1,000 cubic 
feet, has decided to take into consideration the lighting of the town 
by electricity. 


Clacton.—The U.D.C. has decided to exercise the powers . 


conferred upon it by its electric lighting order, and to instruct the 
engineer to proceed with the preparation of plans and estimates. 


Cleckheaton.—The U.D.C. is applying for permission to 
borrow a further eum of £8,000 for electricity works. 


Dartford.— There was some opposition at the L. G. B. 
inquiry held on August 12th into the U.D.C.'s application for a loan 
of £28,363 forelectric lighting purposes. The opposition objected 
to the consulting engineer receiving commission on the purchase of 
the condensing plant, which could not be used owing to inability to 
obtain water, but the inspector said that the engineer did not 

rantee the undertaking. . 


The U.D.C. has decided to apply for a loan of £3,000 for the | 


free-wiring of premises. | 


Darlington.—The T.C. has decided to extend the 
electric lighting cables to the neighbouring parish of Eastbourne. 


Eastbourne.—A recent report, presented to the T.C., 
showed that the accumulated profit on the undertaking was £5,078 
9s. 7d., this having accrued as follows:—Fifteen months ended 
March 31st, 1901, £1,816 28. 9d.; year ended March 31st, 1902, 
£3,262 68. 10d. It is estimated that when the total capital expen- 
diture, outlaid and proposed, has been made, the total amount 
required for sinking fund and interest will be £10,080 annually. 
The revenue this year is estimated to reach £17,500. 

The Council bas considered the question of. paying an additional 
sum —above the terms of the contract—to Messrs. W. T. Glover and 
Co., of Manchester, who, a few months ago, laid some miles of new 
electric light mains for the Corporation. It was reported that the 
contractors made an error.of £2,000 in the addition of their priced 
bill of quantities, the result being that their contract should have 
been £9,663, instead of £7,663. This bad only recently been dis- 
covered, and at an interview, Messrs. Glover & Co.'s representative 
suggested that, to settle the matter, the Corporation should pay 
them an additional £490, the difference between their tender 
(£7,663) and the next lowest tender (£9,154). The Committee 
recommended the Council to pay this amount, and we understand 
that, after some discussion, the Council agreed. 


Esh,—Cornsay Parish Council has asked the U. D. C. to 
provide electric light for the streets of the village, but owiny to the 
absence of sufficient power to do this the request has been 
refused. 


Gainsborough.— The I. D.C. has received notices from 
the Electric Supply and Traction Company and the United Electric 


Light and Power Company, of their intentions to apply for orders 
to supply electricity for lighting and power, within the Urban 
District, and has resolved to apply to the B. of T. for leave to 
supply electricity itself. 


Gravesend.—The T.C., on August 13th, decided to open 
negotiations with the Northfleet U.D.C., which isanxious to transfer 


or lease the powers under its prov. order, with a vicw to supplying 
Northileet with energy in bulk. 


Horbury.—An application for consent to a prov. order 
to supply electricity within the district has been made to the 
U.D.C. by the Provincial Electric Supply and Traction Company. 


Horsham.— The U. D. C. has decided to stop the practice 
of aMowing employs at the electricity works to undertake private 
work in their spare time, recently referred to in these columns. 


Italy.—The Minister of Public Works has placed at the 
disposition of the engineers Ingiese, Verdimois, Ascoli and Lo Gatto, 
the necessary funds for carrying out a scries of experiments as to 
the advisability or otherwise of substituting electric lighting in the 
Italian lighthouses for the present system of petroleum. 

At Ponte Lucano (Italy) a company has been formed, with a 
capital of 2,000,000 lire, for the installation of a central power 
station on the River Aniere for the production of electric energy to 
be supplied to neighbouring industrial concerns. ‘I'he Società 
Italiana per Condotte d'Acgua, which is the name of the new com- 
pany, has applied for a concession of the river, capable of gene- 
rating 2,420 H.P. 

T'he Minister of Public Works has at present under consideration 
three projects with applications for concession for catchments of 
water for the development of electrical energy. Оде of these, of 
3,000 H.P., is for the purpose of an clectro-chemical factory at 
Castlenuero di Garfagnana, which is to cost 940,000 lire. A second 
is for the use of the Carrara marble works, and will cost 135,000 
lire, the power being 1,000 н.р. ‘I'he third is for the sawing, work- 
ing, and transport of marble between the Minucciano and Vagli 


quarries and Castlenuero di Garfagnana, the capital necessary being 
260,000 lire. 


Lima.—A River Plate exchange says that the Peruvian 
Government has notified the electric light companies in Lima to 
remove all their mains from the house-tops. This is being done 


in view of the numerous fires that have been occasioned by the 
mains. 


London. — On August 13th, Mr. John Troutbeck, 
High Bailiff for Westminster, and a common jury, tried the case of 
the St. James's and Pall Mall Electric Lighting Company, Limited, 
v. His Majesty's Postmaster-General. The Times report says that 
it was а claim for damages for the alleged flooding of onc of the 
plaintiffs’ mains, whereby their supply of electricity was inter- 
rupted. Mr. Llewellyn Davies appeared for the plaintiffs; and Mr. 
Clavell Salter was counsel for the defendant. Mr. Davies said the 


Postmaster-General was empowcred by Act of Parliament to lay. 


down telephone and telegraph wires under the streets, and he was 
bound to make full compensation for any damage caused in conse- 
quence of the exercise of those powers. The plaintiff company was 
empowered under an order of the Board of Trade, confirmgd by 
Parliament, to supply electric light in the parish of St. James's, 
Westminster. In January last the contractors working for the 
Postmaster-General opened a trench near the St. James's Theatre 
for the purpose of laying down telephone wires. The Electric 
Lighting Company’s mains were enclosed in calverts which were 
practically water-tight. In the course of the work one of the 
defendant’s workmen struck with his pickaxe a véry old 2-in. ser- 
vice water pipe. The water quickly filled the trench and got 
inside the culvert. It reached the boiling point in less than а 
minute, the consequence being that the fittings were broken and a 
short circuit was formed. The whole of the generating machinery 
at both stations was stopped, and thesupply of electricity was sus- 
pended for half an hour throughout the district, and for an hour in 
the locality of the accident. А matinée was in progress at the St. 
James's Theatre, which, save for a few gas burners, was in darkness 
for an hour, and the Trocadero, which was wholly lighted by elec- 
tricity and had no gas stand-by, was in the same predicament. 
Under an agreement the company had had to pay the Carlton Hotel 
Company a penaity of £10 for interrupting their supply, and the 
actual sum expended by the plaintiffs by reason of the accident waa 
£165 108. 6d., less а sum of £19 11s, the amount realised by the 
old wire, &c. That made the amount of their claim £145 9s. 8d., 
but in addition to that he submitted that the company were en- 
titled to damages for the injury done to their business. Up to 
this time there had never been a failure of the company’s light 
during the 10 years of their existence. At the close of the evidence 
Mr. Salter contended that, inasmuch as the damage was not done by 
the Postmaster-General “in the exercise of his powers under the 
Act,” the plaintiffs could not recover. If they decided against him 
on that point he should submit that the damage to the company’s 
reputation was too remote for consideration. The High Bailiff, in 
summing up, said he had no doubt that the jury had power, and it 
was their duty to assess the damages inthis case. The jury awarded 
the plaintiff company £145 19s. 6d. 

At half-past 10 o’clock on Monday morning there was a loud 
explosion in Drury Lane, a stretch of the pavement for 15 ft. in one 
direction was blown up, and a biz body of flame began to rise from 
the hole. It was soon apparent that the cables of the Charing 
Cross and Strand Electricity Supply Corporation and of the Metro- 
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politan Electric Supply Company, Limited, were on fire. Hydrants 
were used, and in the course of half an hour the fire was extin- 
guished. Mr. John Watson, the proprietor of a butcher's shop, -was 


badly burnt about the face and neck, while his shop and house were 


partially destroyed as the results of the explosion and fire. The 
cause Of the occurrence is unknown. 


Leck.—The U.D.C. has applied to the L.G.B. for sanc- 
tion to borrow £10,061 for electric lighting purposes, 


Louth.—The Corporation has under consideration a 
scheme for the erection of an electric light and power works, ata 


cost of £10,000, on land in the centre of the town belonging to the 
Corporation. A provisional order has been obtained. 


Manchester.— The Electricity Committee is about to 
extend the area lighted by electricity, the increased plant now at 
its disposal having warranted this step. Experiments are to be 
made with Bremer arc lamps and Nernst lamps, and it is stated that 
at the next meeting of the City Council the necessary sanction will 
be given to the scheme. 


Newport (Mon.).—-The Corporation accounts for tlie 
financial year last closed show a total expenditure on electricity 
capital account of £19,380 Gs. 8d. In the revenue account, receipts 
for sale of energy and meter rent amounted to £10,277 1s. 2d. out 
of a total income of £12,323 Gs, 2d. Against this is placed cost of 
generation of electricity £3,456 13s. 5d., distribution £754 15s. 3d., 
establishment charges £960 8s. 9d., salaries £648 4s., and other 
smaller items, these leaving a balance to be carried to general 
account of £6,430 15s. 8d. This latter account is dealt with as 
follows :—To the balance afore-mentioned is added a contribution 
from the district fund account of £495, and dividends on sinking 
funds £182 4s. 8d. Amounts expended were interest 4:1,141 9з. 6d., 
sinking fund investments £2,572 14s. 9d.; to these must be added 
a balance brought forward from last year of £2345 58. 11d., leaving 
д balance to go forward of £991 23. 10d. 

It is understood that the Electric Committee will be able to 
supply electricity for power purposes by the beginning of next 
year. 


Newport (Salop).—The U.D.C. has appointed a com- 
mittee to ascertain the feelings of the ratepayers with regard to the 
provision of an installation of electric light for the town. 


Northumberland Collieries,— At several Northumber- 
land collieries electric lighting is being adopted both for public 
and for private ure. At Cowpen Colliery, near Blyth, the Northern 
Electricity Supply Company are supplying current on the slot 
principle, at West Sleekburn the Coal Company provides the cur- 
rent, and it is now proposed that electricity shall be used af 
Barrington and Bedlington Collieries. 


Ossett.—Mr. W. Emmott, consulting engineer for the 
Elland, Sowerby Bridge and Helden Bridge electricity scheme, has 


been appointed consulting enginecr to Ossett T.C. in connection 


with the electric light, traction, and refuse destructor scheme. 


Prestwich.— The U. D. C. on the 14th inst. decided to 
ask Salford T. C. (which is working the trams) upon what terms the 
T.C. will be prepared to take over the Council's electric lighting 
order and to supply energy in bulk. It has also decided to apply 
for a loan of £21,000 for the extension of the electric tramways. 


Rishton.—The U. D. C. has declined to accept the offer 
of the promoters of the Rishton, Great Harwood, and Clayton-le- 
Moors electric light order, that the Council should take over the 
poi of the order and purchase the Rishton portion of the under- 

ng. 

Ryde.—The T.C. has decided to request the L.G.D. to 
cancel its sanction given on October 4th, 1900, to borrow £30,000 
for electric light purposes. 


Southport.—The T.C. has decided that Lord Street 
be illuminated by electricity between London Square and Easthurst. 
Street with 2,000 lights, at a cost of £300, and a price for energy of 
12s, 6d. per hour, 


Spain,—It is proposed to put down plant to utilise the 
water power of the river Alcanadre in the generation of electrical 
energy for lirhting purposes at Huerto and Sarinena. Application 
has just been made to the provincial authorities of Huesca for the 
necessary concession. 


Stafford.—The Т.С. last week discussed a suggested 
application to the B. of T. fora prov.order for power to supply 
dm energy to the following places outside the borough :— 
а e Church, Basurch, Hopton and Coton, Tillington and Leighford, 

owley Park being named as the proposed compulsory area. It 
was decided that the application should be made, but the Elec- 


the energy outside the b is thi ici 
tading? e borough, How is this for municipal 


en Plehurst, The T.C. has received noticethat the South- 
eciric Lighting Company intends appl ing for a prov. 
order to supply electricity within the Council's шы. 2 Я 


pro WAlincote,—The U.D.C. has received notice from the 

„ Electric Supply and Traction Company of its intention 

C APP Y to the B. of T. for а prov. order to supply within the 
ouneil’s district. It was decided to oppose the application. 
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Sydney.— The operating machinery both for turning the 
Span and for lifting the ends, as well as for operating the gates on 
side spans on the new Pyrmont Bridge, consists of electric motors, 
driven by power derived from the power house at Ultimo, and con- 
trolled from a house situated over the southern footpaths at the 
centre of the span. The Sydney Daily Telegraph recently described 
the equipment. We gather that the two 50-H.P. motors provided 
for slewing are capable of opening or closing the span in 44 seconds. 
Both motors are for economy worked together, but even in a heavy 
wind the swing span can be easily handled with one motor. The 
motors are carried on a platform inside the drum, and work 
through a train of cut-gears, two vertical shafts, on the lower enda 
of which are cast-ateel pinions, meshing with a cast-steel rock 
secured to top of pivot piers. To take up the jar caused by the 
sudden stoppage of such a large moving mass, buffers, consisting of 
heavy coil springs, are fixed over each rest pier, being so adjusted 
that should the span when closing be travelling too quickly, it. will 
jump the catch in a similar manner to a swinging gate, thua 
avoiding damage and necessitating only the reversing of the con- 
troller to bring the span back to its correct position. The swing 
span is, however, so easily controlled by means of the mechanical 
haud-brake, that these buffers have so far not shown themselves to 
be required. The ends of the span when free of supports have a 
deflection of 34 in., but when closed, to prevent chattering due to 
heavy loads, the ends are raised 1] in. by means of a 35-H. P. motor 
gearing on to a longitudinal shaft running the whole length of span, 
working two horizontal shafta carrying cams, under each main virder, 
this operation taking 15 seconds. An automatic electric device is 
provided for stopping same in their correct position. Each of these 
four gates on the side spans is operated by a 5-it.P. electric motor 
capable of opening or closing the gate in 15 seconds, automatic gear 
for locking the gates is provided, and an automatic electric device 
stops the gate in its correct position. The operating of the gates is 
controlled by a man in the controlling house at the centre of swing 
span. Mechanical tell-tales are placed in the controlling house, by 
which the operator can see on a dial the position of the end lifts, 
and the position of the ends of the span when opening and closing. 
To ensure duplicate parts being always available in the state, the 
motors and controllers are of the standard pattern adopted by the 
Railway Commissioners for tramway purposes. The bridge and 
approaches are lighted with 19 arc lamps, whilst six red arc lamps 
are placed on the ends of the protecting platform to guide vessels 
through the swing opening at night, the whole installation, ex- 
tending from Sussex Street to Murray Street, Pyrmont, being under 
the control of the man in the operating house at centre of swing 
span. The whole of the electrical apparatus is from the establish- 
ment of the General Electric Company of America, and has been 
supplied and installed by the Australian Geaeral Electric Company, 
of which Mr. A. Winslow Jones is the managing director, his 
assistant, Mr. R. C. Jeffcott, having personally supervised the instal- 
lation of the equipment. Mr. Percy Allen superintended the work 
on behalf of the New South Wales Government. 


Tenterden.—The South-Eastern Electric Lighting Com- 
pany bas notified the Corporation of its intention to apply to the 
B. of T. for a prov. order to supply the town. 


Wakefield.—The Corporation has decided to apply for a 


loan of £15,000 for extending the electricity works. 


Withington,—Consent has been given to the clectric 
lightihg order beiag handed over to the Manchester Corporation. 


Withnell.—The U.D.C. has given instructions for 


scheme of electric lighting to be prepared, 


Wombwell.—The U.D.C. has received from the Pro- 
vincial Electric Power Company, Limited, notification of its 
intention to apply for a prov. order to supply within the Council's 
area. 


—— MÀ — —p—— 


ELECTRIC TRACTION NOTES. 


Baltimore and Ohio.—We read in the Electrical World 
that contracts have been awarded by the B, and O. Railroad Com- 
pany to the General Electric Company of America, for the two 
argest electric locomotives in the world. Each machine will weigh 
150 tons, and be capable of drawing 1,500 tons of freight up the 
heavy grades of the belt-line tunnel, which runs nearly two miles 
under the city. Passenger trains have been drawn through the 
tunnel by electricity since it was opened in 1895, but the motors 
now in use are not capable of pulling the heavy freight traina. The 
motors will be designed to banl twice the load the steam loco- 
motives at present pull through the tunnel, 


Belfast.—At its meeting last weck the Belfast Street 
Tramways Company rejected the offer of the Corporation to 
purchase the system for £380,000, the company retaining its 
sinkiny fund of £28,000 by the proportion of fourto one. The 
market value of the shares is £11 10s. 3d., and the Corporation's 
offer was equivalent to £12. The company wants £445,000 for the 
concern, or if the Corporation extends the lease which expires in 
1907, it will undertake to give a universal penny fare and electrify 
the system. It is understood, however, that the Corporation will 
not make any advance on its offer. 
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Birmingham.— The City of Birmingham Tramway 
Company has made a proposal to the King's Norton R.D.C. The 
authority has powers to construct 94 miles of tramways. The com- 
 pery undertakes to find the necessary cars and provide the power 

from its generating station at Bournbrook. At the expiration of 
the existing Bristol Road lease, the King’s Norton Council would 
be required to buy the cars from the company at valuation. 


Brierley Hill.— The U. D.C. has appointed a Committee 
to confer with the Councils at Rowley Regis and Quarry Bank, with 
a view of obtaining a prov. order for the construction of a light 
railway from Brierley Hill to Cradley Heath. 


Burton-on-Trent.—The T.C. has asked the Lorain 
Company, who carried out the system of electric tramwavs at 


Wolverhampton, to state on what terms they would construct a 
system in the town. 


Dewsbury.— An agreement has been arrived at between 
tbe Corporation and the B.E.T. Company respecting the supply of 
er ergy by the Corporation for the electric tramway scheme which is 
being carried out by the company. Over 200,000 units per annum 
are to be taken by the company, the price to be paid being 14d. In 
caer the stipulated amount of energy is exceeded, a slight reduction 
will be made for such excess. The agreement is to hold good for a 
number of years. Messrs. Dick, Kerr & Co. have almost com- 
pleted laying the rails in and about Dewsbury, and cables are 


pow being put down and standards erected by the British Insulated 
Wire Company. 


Great Western Railway.— Earl Cawdor at last week's 
mecting of this company said that the decrease in the number of 
third-class passengers must be attributed largely to the competition 
cre&ted by the electric trams in the London district, which 
undoubtedly, he said, had taken away from them a considerable 
number of short-distance passengers. Powers had been obtained 
for adapting the Hammersmith and City Railway, which was owned 
jointly by themselves and. the Metropolitan Company, for working 
by electrical power. They were at present engaged in considering 
the form which this electrical working should take, and the best 
method of adapting it to the traffic it would have to bear, the 
Metropolitan Company's tratlic, of course, not being the same as 
their own. They had begun a very friendly discussion with the 
Metropolitan Company, and he hoped it would shortly lead to a 
seit:ement оп what was wise to be done. 


Wove.—The T.C. on 14th inst. resolved to spend 
£103,700 to introduce trams into the borough. The proposal 


includes the absorption of the Shoreham Tramways running between 
Н. ve and Shoreham station. 


Isle of Man.—Last week Mr. W. H. Walker, liquidator 
of the Isle of Man Tramways, applied to the Clerk of the Rolls (Sir 
Jawes Gell) at Douglas for power to extend the time allowed to 
Mr. Schenk for the completion of the purchase of the electric tram- 
ways. The price was £252,000; £30,000 had been paid on deposit 
and another £20,000 had been added. A new agreement had been 
entered into by which November 14th was made the date of settle- 
ment, but possession was to be given to Mr. Schenk on August 18tb, 
he paying the liquidator 5 per cent. on the balance of the pur- 
chase money. The Clerk of the Rolls granted the extension 
asl cd for. е 


Johannesburg.—A New York exchange says that the 
Al. glo-African house of Wernher, Beit & Co., which financed the 
construction, with American equipment, of the City of Mexico and 
the Lisbon, Portugal, electric traction systems, is largely interested 
in the project to build extensive trolley lines in the city of Johan- 
nesburg, South Afric». Is this the scheme to which we made 
reference last week, but which the Council did not approve ? 


Keighley. — The Town Council has decided that 
in view of the high rates now prevailing, the question of electrifying 
the sections of tramways now worked with horse traction shall be 
adjourned for 12 months, unless at the forthcoming municipal 
elections a strong feeling should be manifested in favour of pro- 
cec ding earlier. 


Light Railways.—The B. of T. has recently confirmed 
the: following orders:—Halesowen Light Railways (Extension); 
Darlington Light Railways; Colne and Trawden Light Railways, 
amending the 1901 order; Barnsley and District Light Railways 
(Extensions); Doncaster Corporation Light Railways (Deviation, 
&c.); Llanelly and District Light Railway: Derwent Valley Light 
Railway ; Vale of Rheidol Light Railway (Amendment); Cromarty 
and Dingwall Light Railway. 


London,—On Monday a through service of electric tram- 
cars between Shepherd’s Bush and Twickenham Bridge— a distance 
of 71 miles— was inaugurated. Within the next month the service 
will be extended to Teddington, and in the epring the cars will run 
to Hampton Court, and later to Kingston-on-Thames. 


Melbourne.—A financial paper rays that a scheme is 
under the consideration of the Victorian Minister for Railways for 
tbe establishment of 50 miles of electric tramways in Melbourne 
and suburbs. 


Northampton.—The T.C. has acquired a site for £4,500 
for the erection of tram sheds, workshops, and generating station 
in connection with the proposed new electric tramway system. 


Middlesex.—The daily press says that the County Council 
has under consideration the constraction of nearly 50 miles of 
light railway, involving a probable outlay of eome £2,000,000, and 
next week tenders will be advertised for in connection with the 
firat 16 miles, which comprise the three sections from Lordship 
Lane to Wood Green, Archway Road to Whetstone, and Archway 
Road to Edgware, Of tbe remainder, 20 miles are awaiting the 
sanction of the Board of Trade. 


Natal.—A few weeks ago we published an illustration of 
Messrs. Hulett’s electrical power-house on the Umvoti River: and 
we now see it stated in a Cape Town contemporary that the 
Kearsary-Mapumulo railway, on Measrs. Hulett’s estate, is to be run 
by electricity. “ Messrs. Hulett,” our contemporary observes, “ have 
enough power at their works to run the whole of their section of 
the Natal Government Railways.” 


Newcastle-on-Tyne.—At the Tramways Committee 
meeting last week, the report showed that for the week ending 
August 9th, the cara had run 65,434 miles, and the receipts had 
averaged 10°70d. per car-mile. A question was asked, whether some 
satisfactory statement could not be given as to the financial 
position of the trams, but the chairman said it was prema- 
ture to make such a statement as had been asked for. He had, 
however, reason to believe that the trams were, or would be, a 
paying concern. Nothing could be definitely known until March 
next. | 


Newport (Mon.).—The rails for the tramways are to be 
manufactured on the Continent. The difference. between the 
tenders accepted and those for British rails was £1,400, and the 
committee did not feel justified in advising the Council to incur 
the extra expenditure. 

A proposal is being brought forward to establish a service of motors 
and electric cars between Newport and the ancient city of Caerleon, 
one of the most picturesque parts of Monmouthshire. 


Nottingham.— The success of the electric tramways 
has been so great, that the Tramways Committee has revised the 
scale of fares on long-distance routes. The Corporation has obtained 
power to construct several additional sections, providing a couple 
of circular routes from the Great Market Place. 


Rowley Regis,—The U.D.C. has lodged an objection 
with the B. E. P. Company against the double-decked cars, and would 
prefera longer car without top seats. The company has replied that 
double-deckers are working with safety on steeper gradients thau 
those obtaining in this district. 


St. Budeaux.—The first step towards providing a 
service of electric trams froth St. Budeaux to Camel's Head Bridge 
and Saltash Passage was taken on the 12th inst, when the chairman 
of the Tramway Company, Mr. J. B. Tozer, broke the firat ground, 
Asa memento of the occasion, Mr. Tozer was presented by Mr. 
Chadwell, engineer to the Tramway Company, with a silver tea- 
tray, suitably inscribed, and the Mayor with a silver cup. 


Southport.—The Corporation tramways department for 
the year just closed reports capital expenditure at March 31st, 
1902, of £176,160. In 1900 it was only £29,252; in 1901 it had 
grown to £115,629. . Last year's increase was over £60,000. No.1 
line is under lease to the Southport Tramways Company, Limited, 
for a term of 21 years at a minimum rent of 7 per cent. on the 
cost of construction plus £13,000 balance remaining on the old 
capital account of £17,000. 'The total cost of reconstruction is 
£60,979. "With the addition of £13,000 to this sum, the total capital 
on which the company has to pay rent is £73,979. No. 2 line—that 
bought from the Birkdale and Southport Tramways Company for 
£12,500— has necessitated the spending of £24,100 for reconstruc- 
tion (£8,000 during last year), making a total cost of £36,600. The 
electricity department has a capital of £160,201, the sum of £27,165 
having been spent during the year, against £32,899 in the previous 
12 months. The Electricity Department shows a gross profit of 
£10,703, and the net profit, after paying intcrest and sinking fund, 
is £1,682, against £7,291 and £695 respectively the previous year. 
The increase was £18,493, and the expenditure 416, 811. The 
Tramways Committec has unexpended borrowing powers of 
£25,000 for purchase, under its powers of 1876; £16,150 for the 
reconstruction of the Birkdale—Southport line; and £40,000 under 
the Extension Act of 1900 for the construction of lines now being 
undertaken. Тһе £32,000 for which the electricity department 
obtained borrowing powers last year, and the whole of which 
remains unexpended, will suffice. 

The Т.С. has resolved to apply for sanction to the borrowing of 
£16,500 for tramways extensions. 


Sydney (N.S.W.).—The placing of important electrical 
contracts with American houses was brought before the Legislative 
Assembly in June in connection with the electrical machinery 
required for the Ultimo power house, to which we referred last 
week. We learn from Australian Machinery and Hardware that 
Mr. Carroll put several questions on the subject to the Colonial 
Treasurer. Mr. Waddell said the contract was not given to the 
General Electric Company without competition, as offers were 
received from another American concern—the Westinghouse Co.— 
to take up the work. The amount of the contract let to the first- 
named company was £152,339. As to the advisability of inviting 
tenders from English as well as American firms in the event of 
increasing the capacity of the general lighting station, he would 
confer with the Railway Commissioners on the matter. 
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Tyneside.—In a short time the tramways between 
Wallsend and North Shields are expected to be completed, and it 
will then be possible to journey from Newcastle almost to Whitley 
БАТЫ tram. There will be only one break, that between Walker 
and Wallsend. 


Withington.—The B. of T. has prolonged the period 
allowed for the completion of the U. D. C. s electric tramway for a 
year, . 2 


TELEGRAPH AND TELEPHONE NOTES. 


Brighton Telephones.—The Telephones Committee of 
the T.C. has recommended that the installation of the municipal 
telephone system should be proceeded with as soon as possible, and 
that Mr. Bennett, engineer, should prepare estimates of the cost of 
the scheme. Exclusive of the Corporation connections, 831 persons 
have promised to become subscribers, and already £3,710 has been 
expended in laying underground ducts, &c. | 


The German Atlantic Cables.—We learn from the 
Deutsch-Atlantische Telegraphengesellschaft that the cable ship Von 
Pedbielski returned on July 23rd from a sounding expedition on the 
line of tbe company's proposed second cable, and that the trace of 
the latter has been definitely decided upon. The manufacture 
of the first section has also been taken in band, and is making 


satisfactory progress. 


International Telephones.—On August 15th the 
international telephone lines between Como, Chiasso, Genoa, Turin 
and France were opened to the public. Between Genoa and Turin 
the fee for service is one lira (10d.). Between Genoa and France 
the rates are 3, 3:50 and 4:50 lire according to the distance. The 
work of the Bome, Turin, Milan line had to be stopped owing to 
the lack of bronze wire, which is being manufactured at Bergen 


(Norway). 


The Shah’s Visit.—The Shah of Persia granted an 
audience on Tuesday at Marlborough House, to a deputation from 
the Board of Directors of the Indo-European Telegraph Company, 
consisting of Messrs. J. Herbert Tritton, Chas. Holland, and T. W. 
Stratford-Andrews, chairman and directors of the company. The 
directors presented an address on behalf of the company, giving 
expression of their grateful acknowledgment for the protection to the 
company’s line (which traverses Persian territory and terminates 
in Teheran, the capital of that country) enjoyed so long under the 
beneficent rule of the vw rye Persian Government. The address, 
embellished on the model of ancient Persian art, was contained in 
a silver-gilt casket of beautiful workmanship in Oriental style, and 
emblematical of telegraphs and the commerce of the British Empire 
and Persia, surmounted by a finely modelled figure of Mercury, 
holding in one hand the caduceus of commerce, and with the other 
gathering electric fluid. The address was graciously received by 


his Majesty. 


Telegraphic Interruptions and Repairs :— 


CABLES. INTERRUPTED, REPAIRED, 
Latakia-Cyprus .. T ee is T .. June 20, 1699 .. T 
Communication with Carthagena and Barran- 
quilla (Colambia) .. .. .. .. .. 
Trinidad-Demerara No. .. só НИ .. Aug. T. 1901 
Communication with Bolama e a i 
Bt. Lucia-8t. Vincent. a es aie .. May 8, 1902 
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Dominica-Martinique.. ..  .. өө .. May 8, 1902 s 
8%. Lucia-Martinique .. .. .. ... May 8, 1902 

Guadeloupe-Martin 1906 АЕ T se .. May 9, 1903 EN 
Santa Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902 .. ee 
Puerto Plata-Martinique ^ ni .. July 10, 1903  .. 2 


Guantanamo-Mole St. Nicholas .. Aug. 5, 1902 

Nagasski-Fusan (between Tsushima and Fusan) Aug. 5, 1902. .. Vs 

Cape 'T'own-8t, Helena.. M vs Р .. Aug. 15, 1902 .. August 19 

Саре Town-Mossamedes .. ss T e. Aug. 15, 1902 .. .. 

Cayenne-Pinheiro PM T e 3% .. Aug. 18, 1902 .. 
LANDLINES:—  — s 

Route ria Hanekin on Persian ипе. .. ee Feb. 24, 1900 bí 

Communication with Tientsin and Taku vía 

Fen . July 18, 1900 


Helampo 
.. Aug. 13, 1902 


Communication with J uneau, Alaska 


West Hartlepool Telephones.— The T.C. has decided 
to apply to the Postmaster- General for a telephone license for the 
Hartlepools area. 


Wireless Telegraphy.—The Chronicle Brussels corre- 
spondent says that the Congo Free State is at present making 
porani experiments in wireless telegraphy, the resulta of which 

1 show what may be expected from wireless wires as applied 
to communication on land. Lieutenant de Bremaeker, of the 
Belgian “ Engineers,” has just completed a Marconi installation at 
Banana, in the Congo, composed of a telegraph pole over 70 yards 
high, provided at the base with a portable cabin for the instruments, 
A petroleum motor drives a dynamo used for charging the 
accumulators that supply the necessary electric current to the 
induction coils. Working in connection with this station will be 
another on Portuguese territory 75 miles distant, and at present 
being installed by Lieutenant de Bremaeker at Ambrizette. It is 
contégred that the immense mountain separating these two 


stations contributes a fair sample of ithe maximum transmission 
obstruction to be met with in wireless installations, even in hilly 
countries. The experiment is costing the Congo Free Stato 
administration 25,000 fr. 

It is stated that the French Government kas decided to instal 
the Marconi system in all the porta of Algeria and Tunisia. 

The London Gazette states that information, dated July 7th, 1902, 
has been received from the Marconi Wireless Telegraph Company, 
Limited, that stations have been established by it at the u^Jer- 
mentioned „ and that messages can be received at these 
stations and forwarded to their destinations: — 1. Frinton-on-Sea, 
Essex. 2. North Foreland, Kingsgate. 3. Niton, near St. 
Catherine’s Point, Isle of Wight. 4. Haven, northern entrancc to 
Poole Harbour. 5. Lizard, a quarter of a mile westward of 
Lloyd's signal station. 6. Holyhead, in the town. 7. Rosslare, 
three-quarters of a mile north of railway station. 8. Crookhaven, 
half-a-mile westward of village. 9. Malin Head, Lloyd's sigual 
station. 10. Innistrahull, Lloyd's signal station. 11. Borkum, 
River Ems, Germany. 12. Borkum Light Vessel, Germany. 13. 
Nieuport, Belgium. 14. Belle Isle, Labrador. 15. Chateau Duy, 
Labrador, 16. Sagaponack, near Sag Harbour, Long Island, U.S.A. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Amsterdam.—September 8th. Underground high pres- 
sure and low pressure cable system (three-phase, direct and 
telephone). See “ Official Notices” July 4th. 


Austria.—August 25th. The Austrian State Railways 
Administration, Pilsen, requires supplies of arc and incandescent 
lamps and cables for lighting purposes. 


Bexley.—September 4th, Permanent way, bonding, 
overhead equipment, car bodies, trucks and equipment. See 
“ Official Notices" August 15th. 


Bristol. — September 10th. Electric wiring, bells, 
telephones; also boilers, economisers, piping, &c., for the 
Guardians’ Infirmary. See “ Official Notices " August 8th. 


Bury.— August 28th. Rails, crossings, sole plates, for 
Tramways Committee. Mr. A. W. Bradley, borough engineer and 
surveyor. 


Christiania.—September 13th. “ Telegrafog-Telefon- 
material,” for the Norwegian State Railways. See this column for 
August 15th. Further particulars can be obtained on application to 
the office of the Inspector of Telegraphs, Stoners Gade, Christiania. 


Doneaster.—4August 28th, Ejector condensing plant, «е, 
Bee “ Official Notices” August 15th. 


Dresden, — October Ist. A competition for a safety 
apparatus in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 
of the town of Dresden (Saxony). Three prizes of 5,000, 3,000 and 
2,000 marks will be awarded. 


Edinburgh.—August 26th. Cast-iron pillar boxes for 


street section fuses, See “Official Notices " August 15th. 


Italy.—August 26th. The Municipality of Maddaloni 
(Caserte), Italy, will on this date consider applications for the 
concession of the electric liyhting of the town for a term of 40 


years. 


" Kirkealdy.—September 5th. Electricity meters for the 
Corporation. See Official Notices " to-day. 


Launceston (Tasmania).—September 15th. The Cor- 
poration wants tenders for polyphase generating, transmitting, 
transforming and distributing apparatus, reconstructing existing 
plant, enclosed arc lampe, &c. See Official Notices” May 23rd. 


Leicester.—September 3rd. Tram rails, points, croesings, 
conduits, cables, overhead equipment, bonding, boilers, engines, 
generators, and other power station plant; alsoelectric cars for the 
Corporation. See “ Official Notices” July 18th. 


Limerick. — September Ist. IIire-purchase wiring 
proposals are wanted by the Council See “Official Notices” 
to-day. 


Lourenco Marques.—There will shortly be required for 
the first section of the deep water pier now in course of cons!ruc- 
tion at that port: six warehouses of corrugated iron, 60 metres by 32 
metres, and eight electric hoists of the “Temperley” type. The con- 
straction of the second section of the pier has not yet been decided 

n, but it will eventually require further 10 warehouses aud 14 
electric hoists as above. The Consul-Gencral is at present uuable 
to obtain further details, but British firms wishing to su ply 
material should apply for details direct to His Excellency, the 
Governor of the District, Lourenço Marques. 


. 
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Malvern.—August 23rd. Lancashire boilers, engines, 
alternators, cables, transformers, switchboard, &c., for the Council's 
electricity supply scheme. See “Oficial Notices” July 11th. 


Manchester.— August 30th. The Tramways Committee 
wants tenders for the supply of, electrical repairing stores, elec- 
trical fitters’ tools, oil and grease. Specifications, &c., from Mr. 
J. M. M’Elroy, General Manager, Tramways Department, 55, 
Piccadilly, Manchester. 


N.E. Railway.—October 7th. The directors are in- 
viting tenders for the complete electrification of about 37 miles 
of standard gauge line (double track mostly). For further 
particulars see our “ Official Notices " July 25th. 


Poplar.—August 25th. Arc lamp carbons for Elec- 
tricity Committee. See "Official Notices ” August 15th. 


Roumania.—September 3rd. The municipal adminis- 

tration of Calarasi-Stirbey (Roumania) is prepared to receive 

tenders for the concession of establishing and working the clectrio 
lighting service of the town. 


Spain.—^eptember 20th. Tenders are being invited 
until September 20th, by the municipal authorities of Malagon 
(Ciudad Real province) for the concession for the electric 
lighting of the town during a pericd of 20 years. Tenders are to 
be sent to El Secretario del Ayuntamicnto de Malagon (Ciudad 
Real), whence particulars may be obtained. 


Spain.—September 29th. The Public Works Depart- 
ment, Madrid, wants offers tor concession of an clectric tramway 
between Vigo and Bayonne. 


St. Petersburg.—November Ist (14th). The T.C. 
invites tenders for the reconstruction of the three town tramway 
lines, hitherto worked by horse traction, with electrical power, and 
the construction of an electric station. The terms of the tender, 
also application forms with particulars, will be sent free at 
once either by post or wire. The last date for the production 
of projects and offers is as above, and applications should be 
addressed : Stadt Amt., St. Petersburg, Russia. 


Stretford.—August 30th. The U. . C. invites tenders 
for the building of an electricity gencrating station, adjoining 
Lonford Bridge, Stretford. 


Swansea,—Neptember Ist. "Telephore conduits, cables, 
wires, batteries, instruments, switchbcards, &c, for municipal 
telephone equipment. See Official Notices” August 15th. 


` Tien- Tsin, — November 30th. The Municipal 
Secretary at Tien-Tsin is calling for proposals for the lighting of 
the British concessions by electricity. See this column for August 
l5th. 


Valparaiso.—September 1st. Construction and equip- 
ment of electric tramways. Further particulars from the Chilian 
Consulate. 


West Ham. September tto. Permanent way, bonding, 
&c., for 8 miles of tram route, forthe Corporation. Plans, &c., from 
Mr. J. E. Waller, 29, Great George Street, S.W. C5 deposit). 


CLOSED. 


Huddersfield.— The tender of Messrs. W. T. Glover and 
Co., for the supply of half-a-mile each of 3°18, 7:16, and 19:17 
cable, has been accepted by the Electricity Committee. It was 
resolved to invite tenders for the supply of cable for extensions and 
also for transformers. 


London.—Messrs. Drake & Gorham, Limited, have 
secured a further order from Messrs. Harrod's Stores, Limited, for 
84 Jandus arc lamps, to be used for the lightiny of the extension of 
the premises in Krompion Road. When these lamps are installed, 
Messrs. Harrod’s will have between 300 and 100 Jandus lamps in 
daily operation. 


Stalybridge. — The Stalybridge, Hyde, Mossley, and 
Dukinfield Tramways and Electricity Board on August 12th 
accepted the following tenders for the supply of generating 
machinery :—Messrx Dick, Kerr & Co., Ltd. (with Messrs. Yates 
and Thom's engines), £18,198; Messrs. J. P. Hall & Co., Oldham 
(with Mesers. Belliss & Morcom’s engines), £1,149 19s. 


Sunderland.—The T.C. on the 13th inst. accepted the 
following tenders :—Dick, Kerr & Co., Ltd., for permanent way 
work in connection with the Fulwell and Pallion extensions, and 
the doubling of certain lines at High Street West, and Tatham 
Street, and track for the Hylton Road car sheds, £24,029. There 
was only one other tender, that of Mesars. J. J. Robson, and the 
figure was £28,357. Messrs. Siemens Bros. & Co. are to carry out 
the overhead equipment in connection with the Fulwell extension 

and for the places where the lines are to be doubled, at £1,553. 


Wrexham.—Messrs. Willans & Robinson, Limited, have 
received an order through the Lancashire Dynamo and Motor 
Company for one of their 575-1. H. p. compound engines, for direct 
coupling toa dynamo of the latter company's make for traction 
purposes. Z2 E 


NOTES. 


Electric Lighting Boards, &., Limited, — (The 
Electric Lighting Boards, Limited, v. The Electric Lighting 
Boards, &c., Limited).—In the High Court of Justice, on Wednesday 
last (the 20th inst.), the above matter came up before Mr. Justice 
Swinfen Kady, sitting as Vacation Judge. 

Counsel for the plaintiffs said this was a motion for the appoint- 
ment of a receiver, and his learned friend, Mr. Maughan, appeared. 
for the defendants, and consented to the motion being treated as 
the trial of the action, and the usual order being made, also tho 
appointment of plaintiffs’ nominee, Mr. Strauss, as receiver and 
manager of the companies. 

His Lordship: You are taking judgment—immediate judgment? 

Counsel replied in the affirmative, and was proceeding to state, 
with regard to security, that the company was in very serious 
financial difficulties, when 

His Lordship said he could only make the usual order. 


Un the Central London.—* The Central London Rail- 
way is rapidly developing a new sovrce of revenue. At the Bank 
Station is now to be found an exhibition of property left on the 
line by passengers, which will presently be sold by auction. The 
list includes 25 bottles of whisky, 13 boxcs of cigars and cigarettes 
180 pipes, pouches, &c., 564 umbrellas, 150 pairs of spectacles and 
eye glasses, 920 pairs of gloves, 166 purses, (al? emp/y), besides 
walking sticks, sunshades, fur tippets, novels, jewellery, opera 
glasses, boots, and hand bays. There is one gentleman or lady— 
not identified —who is a constant contributor to this department of 
the company's receipts, invariably leaving behind a necat brown 
paper parcel, which, on being opened, is sure to contain an empty 
spirit bottle done up in cardboard. The olticial view of the problem 
is, we are told, that this is the means adopted by a surreptitious 
drinker for getting rid of the tell-tale bottle— in other words, that 
instead of obtaining twopence on his bottle he pays twopence to 
dispose of it. A more charitable view, however, is that the indi- 
vidual in question finds himself unable to face the journey over the 
company's line without a little stimulaut to support him."— 
Financial Times, 


Great Northern and Strand Railway. — At the 
Mansion House on Tuesday the Great Northern and Strand Rail- 
way Company applied to Mr. Alderman Truscott, under the Lands 
Clauses Consolidation Act, for a certificate to enable them to put 
their powers of compulsory purchase into opcration. It was stated 
that the Great Northern and Strand Railway Company had entered 
into a contract with the Underground Electric Railways Company 
of London to construct the railway in consideration of the allot- 
ment to that company of the whole of the unissued capital of the 
company. Mr. Alderman Truscott granted the certificate asked for. 


Shock Fatalities.— Early on the morning of July 16th 
an employé of the Electric Supply Co., of Victoria, named Ander- 
eon, and aged 20, met his death by electric shock. Не was roused 
from his bed to rectify an arc lighting fault, and apparently climbed 
a pole to do so and accidentally handled a live wire. His lifeless 
body was found lying across a bunch of wires. There were no burns 
on the body, and shock to the heart is thought to be the actual 
cause of death. Anderson was a man of fine physique. The 
medical evidence at the inquest showed that the body was in a 
healthy condition, but the heart, while it could not be said to have 
been weak, was not so strong as might be expected in a young man 


- of deceased's physique. The cause of death was electric shock. 


Another accident reported from Australia, is one which caused 
the death of Reynold Callaghan, 26, an employé of the Electric 
Light and Traction Power Company, who inadvertently got into 
contact with a “live” wire, and received an electric shock of 4,000 
volts, Callaghan was engaged at Chapel Street, Prahran, in lower- 
ing a “transformer” into a pit which had been prepared for it. 
His foot, which hung down into the hole, happened unfortunately 
to swing against the terminal of a 4,000-volt fuse, and being unable 
to withdraw it, the full force of the current passed through his body 
continuously for fully half a minute. A fellow workman donned a 
pair of rubber gloves, and seized Callaghan апа dragged him away 
from the wire. \When released he was unconscious, and remained 
so for two or three minutes. He was taken to hospital, where be 
was found to be suffering from burns and shock. Both hands and 
both feet were burnt and blistered; aleo his right elbow and right 
knee. Gangrene subsequently set in, necessitating amputation of 
the right leg. The sufferer lingered on, but lockjaw set in, and 
death resulted. 


Furness Railway.—At the half-yearly- meeting of the 
Fumess Railway Company at Barrow, on Tuesday, Sir John 


“Hibbert said the directors would consider the question of electric 


traction, and while not taking the lead in this matter, would not be 
behind others in adopting improvements likely to be of advantage 
to the company. They were already experimenting with oil fuel 


for the locomotives. 


Pumping Plant for Condensing Water.—A paper 
on this subject was read by Mr. Ch. Hopkinson at the Newcastle 
meeting of the Institution of Mechanical Engineers. The idea was 
to abolish cooling towers as a nuisance, and to pump water from 
the Tyne, 500 yards distant and 86 ft. below the engine room. The 
novelty, if it is a novelty, intended to be described is, that the 
centrifugal pump is fixed on the eame spindle as a turbine, which 
supplies 42:6 per cent. of the power required by the pump. The 
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pump and turbine are thus practically connected as though they 
were & pair of dynamos to undergo a Hopkinson test, the external 


source of energy being a motor in this case, the energy consump- 


tion of which is a measure of the loss in the two water machines, 
and in the pipes, condensers, &c. It was unfortunate that the 
station could not have been originally placed nearer the river, 
both horizontally and vertically ; but, under the circumstances, 
the method adopted for reclaiming the otherwise wasted potential 
energy of the water returning to the river, appears to be the best 
that could be followed. . 


Experimental Physies,—An American contemporary 
says that the Société Francaise de Physique has authorised the 
compilation of & work under the auspices of the Société, to be 
entitled, " A Collection of Elementary Experiments in Phyaics." 
The co-operation was invited of the members of the Société in the 
preparation of this work, which will cover both lecture and 
laboratory experiments. 'The requirement is that the experiments 
shall be such that they can be made in & small laboratory not 
supplied with special apparatus. 


An International Rail Syndicate, — The Financial 
Times says tbat there is a scheme on foot for the formation of a 
convention between the rail producers of Germany, England, and 
Belgium. “Tbe German works interested include such well known 
companies as the Bochum Union, the Dortmund Union, Krupp, 
Pho'nix, Hoerde, Hosch, Wendel & Co., the Rhenish Steel Works, 
Stumm Brothers, the Dudelingen Ironworks, Deutscher Kaiser and 
others, and these have formed a central export bureau to which all 
inquiries for raila from abroad will be forwarded by the companies 
concerned. The object of the export bureau, the management of 
which has been entrusted to Dr. Schmidt, of the Krupp works, is to 
endeavour on every occasion when a contract isopen in the market 
to arrive at an understanding with the English and Belgian works 
in regard to the prices to be submitted for the rails required. 'Гһе 
negotiations between the export bureau and the English and Belgian 
firms have not been completed, but it is considered that they have 
made a stcp forward.” 


The Salary Scandal.—some of our suffering friends in 
charge of electric lighting and traction power stations will read 
witb, we fear, envious feelings the following paragraph cut from 
the Doily Mail, relating to a fortunate employé :—Workhouse 
“ Handyman.”—The porter of the Mere (Wilts) workhouse recently 
wrote to the Guardians for an increase of salary, which then stood 
at £14 per annum :-" I am gate porter, storekeeper, caterer, brass 
polisher, assistant gardener, assistant nurse, mortuary attendant, 
tramp and labour master, fumigator, barber, messenger, ladies’ hair- 
dresser, &c. I have just balanced my small accounts for thc 12 
months, and find, after buying clothing and other necessaries for 
the purpose of making myself presentable enough to attend the 
wate, board room, and church with the inmates, that Iam minus the 
means to have a little relaxation from the monotony of workhouse 
life." The Guardians have increased his salary to £16. 


Electrica] Vehicle Trials „ff. — As we 20 to press 
we learn that the Automobile Club trials of electrical vehicles, 
which had been fixed to take place next week, have been abandoned 
owing to lack of entries. 


Personal.—The Ashton-under-L yne T.C. has appointed 
Mr. G. Butterworth as lecturer in electricity, magnetism, and heat 
at the Borough Technical Institute. 

Mr. J. T. Cornish, A. M. I. E. E., late chieé engineer of tbe station 
of the Cie. Generale d'Electricité de la ville de Buenos Aires, 
tailed in the R.M.S. Thames, on the 1st inst., to take up the posts of 
chief engineer of the “La Capital " Traction and Electric Company, 
Limited, of Buenos Aires, and consulting engineer to the Cordoba 
Electric Light and Power Company. 


Gainsborough Lighting.—After carefully considering 
notices from two companies of their intentions to apply for prov. 


ordere, the Council has resolved to itself take steps to obtain such 
&n order. 


Trade Announcements.—The St. Helens Cable Com- 
pany, Limited, have taken additional offices in No. 30, Victoria 
Street, so that their London address will now be 30 and 32, Victoria 
Street, 8. W. 

Owing to continued increase of business, Messrs, C. A. Vandervell 
and Co. have acquired larger premises at Chapter Works, Chapter 


Road, Willesden Green, N.W., where all communications should be 
addressed. 


Ashton-under-Lyne Trams.— The Board of Trade 
officials made an inspection of the Council's electric tramways 
system on Friday and Saturday last, and expressed themselves 
aatisfied with the equipment. Mr. A. Coveney was formally 


appointed manager of this undertaking at a meeting of the Town 
Council held on 13th inst. 


The Shah. — The Shah was to visit the works of tlie Sir 
aram Maxim Electrical and En ineering Company, Limited, at 
Gillingham Street, S. W., yesterday morning. Ed 


For Sale.—Two complete sets Parsons’ steam turbines 
and machines, each of 32-kw. See advertisement pages. 
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Appointments Vacant.—Chief assistant for Dewsbury 
electricity works, £120; resident electrical engineer for Hoylake 
and West Kirby Council, at £250. 


THE CENTRAL STATION ENGINEER. 


THE employés of the Wimbledon electricity works went for their 
second annual outing last week to Old Windsor. 

Mr. JEFFRIES, assistant electrical engineer, baving resigned, the 
Southend T.C. has decided that a successor be appointed at +130 
per annum, rising by annual increments of £10 to £200, 

Mr. EBNEsT A. FELLA, of Hampstead, has been appointed sub- 
station engineer at the Croydon Corporation electricity works. 

Mr. Foster, electrical engineer to Epsom U.D.C., has been pre- 
sented by the staff with a marble timepiece as a wedding gift. 

On August 14th, at the parish church, Brighton, Mr. Нлкогр 
BENTHAM, resident engineer, Birkdale electricity works, was married 
to Annie Alicia Agnes, daughter of the late J. W. Harrison, of 
Brighton. 

Tonbridge U.D.C. on Friday appointed Mr. J. A. B. HoBSLEY as 
electrical engineer at a salary of £150 a year. 

Mr. F. Back, of Northileet, has been appointed the representativo 
of the Gravesend Tramway Company at the Corporation power 
station. 

Mr. C. W. Вехтгкү, of Alderley “ре, has been appointed 
electrical engineer to the Market Drayton Electric Light and l'ower 


Company. 
— —ÀÓ 
NEW COMPANIES REGISTERED. 


Flather & Co., Limited (71,602). —This company was reg.stered 
on August 12th, with a capital of £3,000 in £1 shares, to acquire as a going 


` concern the business of electrical engineers now and hitherto carried on at the 


Park Electrical Works, Marshall Street, Leeds, Yorks , under the style or firm 
of Flather & Co., with the asscts and liabilitics thereof, to adept an agreement 
between I.. F lather of the first part, J. Camm of the seoond part, and A. Burton 
(for this company) of the third bart, and generally to carry on the business of 
electrical engineers, machinists, brass and iron founderr, manufacturers of 
roling stock, motors, dynainos, accumulators, cables, wircs, and any other 
business, manufacture or process. The first subscribers (each with one share) 
are: J. Camm, 2s, Cemetery Road, Beeston Hill, Leeds, electrician ; A. Flather, 
47, Cemetery Road, Becston Hill, Leeds, electrician; A. Burton, 56, Kast Street, 
leeds, shoe manufacturer: S. Anderson, 90, Albion Street, Leeds, accountant ; 
L. Flather, 87, Cemetery Road, Beeston Hill, Leeds, electrician ; H. Cross, 
of, Bansted Grove, Leeds, engineer: and G. Н. Pedley. 10, Regent Terrace, 
Leeds, printer. No initial pubiic issue. Table “A” mainly applies. J. Camm 
is the sole director. Registered ofice, Park E'ectrical Works, Marshall 
Street, Leeds. 


Calvert’s Motor Company, Limited (74,010). Thin conipany 
was registered on August lth, with a capital of £5,000 in £1 shares, to Acquire 
the business of an electrical and motor engineer carried on by G. Calvert at 
8 and 9, Kingsland Passage, and at 157, Kingsland Road, as “George Calvert," 
to adopt a certain agreement, and to carry on the business of electrical 
engineers, manufacturers Of motors, motor cars, motor carriages, launches and 
cycles, carriage builders, makers of and dealers in all component parts and 
accessories thereof, builders of rolling stock, machinery and Apparatus, plant, 
«c. The first subscribers (each with onc ehare) are: G. Calvert, 12, Woodville 
Road, Mildmay Park, N., electrica) engineer: W. C. Head, 20, Filey Avenue, 
Clapton, N.; A. J. Woolnough, 91, Benthal Road, Stoke Newington, N., 
bookbinder; 8. T. Bovce, 78. (Benthal Road, Stoke Newington, N., timber 
merchant; О. E. Zuffield, 57. Ferntower Road, Canonbury, N., traveller; 
T. €. Woolnough, 91, Ferme Park Road, Btroud Green, N., bookbinder: and 
J. F. Fleming, 56, Canterbury Road, N., engineer. No initial public issue. 
The number of directors is not to he less than three nor more than seven ; the 
first are G. Calvert, W. C. Head (chairman, and A.J. Woolnouch ; qualification 
£200; remuneration as fixed by the company. Registered office, 487 Kingsland 


Road, N. 
эзуу ———— 
CITY NOTES. 


London Electric Supply Corporation. 


Tux following is an interim statement by the directors for the half- 
year ending June 30th, 1902: - 


First six months First six months 


of 1901. of 1902 Increase. 
Units sold.. А 1,648,065 1,971,106 $23,041 
Gross revenue 433.587 18 11 433,155 16 0 41.6 2 1 
Net revenue .. 410,826 1 6 £16,406 19 7 45,610 18 1 


After payment of interest there remains a balance (including the 
amount of £1,489 193, brought forward) of £10,816 2a d., 
applicable to reserve and to dividends on the share capital. The 
directors have declared an interim dividend on the preference shure 
capital, payable September lst, at the rate of 5 per cent. per 
annum, which will absorb £6,230. 

n —— PIER 


New Issue. — The Tynemouth and District Electric 
Traction Co., Ltd., are making an issue of £20,000 4 per cent. deben- 
ture stock at раг. The company's rominal capital is £80,000, and it 
owns the tramways from North Shields to Whitley Bay, about four 
milesinlength. The present issue is made in order to provide for in- 
creased services, the doubling, of part of the track for a short 
extension and other objects. 


Stock Exchange Notices.—The Committee has ordered 
the undermentioned securities to be quoted in the Official List :— 
Calcutta Electric Supply Corporation, Ltd. — Further issue of 
10,000 shares of £5 each, fully paid, Noe. 30,001 to 40,000. Urban 
Electric Supply Company, Ltd.—30,000 5 per cent. cumulative 
preference shares of £5 each, £3 paid, Nos. 50,001-to. 80,000 ; and 
30,000 ordinary shares of £5 each, £3 paid, Nos. 5 to 30,007. 
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The Charing Cross and Strand 4 Electricity Supply 
Corporation.—Warrants for the dividend on the preference and 
bir v^ sof this corporation were ponen to the shareholders 
on in 


W. T. Henley's Telegraph Works Со, —Àn interim 
dividend at the rate of 12 per cent. per annum, for the half-year 
ending June 30th, 1902, will be paid on the ordinary shares 
on September lst next, the rate for the same period last year 
being 10 per cent. The half-year's dividend on the preference 
rhares, at the rate of 4j per cent. per annum, will also be paid on 
tke same date, as usual. 


British Insulated Wire Company. — The directors 


have declared an interim dividend on the ordinary shares for the 
half-year ended June 30th, at the rate of 8 per cent. per annum. 


Imperial Tramways Company, Limited. — The 
directors have declared an interim dividend on the £10 ordinary 
shares for the half-year to June 30th last, at the rate of 10 per cent. 
per annum. 


The London United Tramways (1901), Limited.— 
The directors have declared an interim dividend on the £10 
ordinary shares for the half-year to June 30th last, at the rate of 
8 per cent. per annum. 


Fairbairn, Lawson, Combe, Barbour, Ltd.— The 
directors have declared an interim dividend on the ordinary shares 
for the six months to June 30th last at the rate of 5 per cent. per 
annum. 
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TRAFFIC RECEIPTS. 


| 


|! Receipts for Miles 
А | the week. | Total to date. open. 
Company. | P^ TN 
LJ en [4 
Am'nt. а di Am'nt. | me A mu e 
| ! 
£ 222 | 
e Aug. 8 819 In 16408 + 3,140 — — 
l and лето „ 16 | 2,2 | +412 | 8,649 — = — 
British Elec. Trao. Co. :— | | | 
Devonport „ 8. 698 — 46 18,88 + 6898 5 Б 
Dudle —Stourbridge. . „ 8 | 1,290 + 80. 28,184 + 9,180 101 p 
es сво » 8 | +202 Жл + 3.475 1 
ravesen » 8 — — — — 
Greenock— Pt. Glargow » 8 620 | +419 15,262 + 9,116 74 7 
Hartlepool „ 8| 882 | + 51 7,792 + 879 4 
| Kidderminster . » 8 285 — 21 38,871 + 7 4 4 
Merthyr . "m sed cae 8 204 . —889 ; 6,401 — 1,228 8 3 
Middleton Е "uu. 200 — 6,071 — 83 — 
Oldham- Ashton owe » 8 587 + 89, 16,271 + 688 8 8 
Poole .. „ 8 482 — 86 7,719. — 158 82 
Potteries a T" „ З 1,890 7 89 45,910 + 1,721 28 
Southport ‚| 8, 440 +120; 1,597 + 2,606 | 5 
South Staffordshire... „ З. 990 —180 24,428 + 02 21 
Swanses . ; „ B 681, —167. 14660, + 1,176. { 
Taunton . .. e| » B 119 — i 1,984 — `} — 
nemouth Б 99 8 589 ' 64 8,718 , + 768 Д 
Wolverhampton. Dist. „ 8. 498 | +31: 65, 414 + 8,626 108 2: 
Weston-saper-Mare..| „ 6 i2, — 2,913 — 2 = 
Central London Railway „ 16, 0,060 71.964 46,100 + 4,808. 6 6 
City and 8. London Ву. „11 532 beg 19.496 + 6,584 6; 42 
Doncaster Corp — — — — ee шш 
Dovet Corporation Туу. » 16 812 | — 17 7,058. + 118; 8 8 
Dublin United Trys. .. | „ 15 0,229 нр 15 — 623 46 46 
East нав r тты da ys i » 16 506 ,298 ' 664 == 
Glasg „ 16 | 14,442 | — T 74 | 190/042 | — | — 8,739 | 44 
Liverpool I Overhead Ry. „ 17 | 1,604 | —180 | 11,468, — | 
Newoastle Corp. Lu d „ 2| 2,746 © — — 
Bunderland Corp. Trys „ 17 1.978 + Er | 94,4 pan t 9,209 — — 


STOCKS AND SHARES. 


Wednesday Evening. 
Tus investment markets are managing to weather the dog-days 
with more satisfactory results than usual, While speculation in 
the general departments is very quiet, the demand for good 
industrials and better-class stocks as a whole is maintained, and it 
is the old-established brokers with a sound investment clientèle who 
are now doing all the business, while their younger brethren, 
dependent mainly upon speculatively-inclined customers, bemoan 
the idleness to which they are still doomed. Electric Supply shares 
command quite a lot of attention, and nearly all the changes 
chronicled overleaf are in the upward direction, while several of 
the Telegrapb securities have moved on the same plane, and the 
Miscellaneous list also has its improvements to show here and there. 
A good many shares in the concerns with which the electrical 
industry is connected were marked er dividend on the last Stock 
Exchange Account day, August 14th, and in several cases the 
deductions bave not only been recovered, but the shares show a 
further advance. 
In the electricity supply market, the largest comparative rise has 
aken place in London Electric Corporation issues, the Ordinary 


- 


shares having risen 10s. and the Preference 15s., while the Deben- 
ture stock is quoted within narrower limite, testifying to the addi- 
tional business which is now being transacted; and certainly the 
interim statement published by the company goes far to justify the 
advances in the shares, the net revenue showing an increase of 
£5,640 18s. 1d. for the first six months of the current year as com- 
pared with the corresponding period of 1901. City of London 
Ordinary shares аге up 4, and Bromptons are a particularly good 
market. Both Ordinary and Preference shares of the Brompton 
Company ere iu brisk demand, and the consequence is, that the 
prices have gone up 5s. over and above the dividend of 3s. 6d. per 
share on each. Charing Cross Ordinary, allowing for the distribu- 
tion of 4s. a share, are rather easier, and so are Metropolitans, the 
long spun-out arbitration apparently exhausting the patience of 
some who have been holding shares since last May as a speculative 
investment. Westminsters are up 10s, Kensingtons being better 
to the same amount. Edmundson's shares display no change, 
but attention has been drawn to the advantages offered to investors 
by the Debenture stock, in which a fair amount of business is 
doing at about 108, a point higher on the week's work. County 
Ordinary and Preference quickly recovered their dividends of 4s. 
and 6s. per share respectively. Charing Cross “City Undertaking " 
Preference shares, after being at a discount for some time, are at par 
again, from which it would appear that the overfed underwriters 
have now disposed of all the shares they wanted to sell. There are 
no new issues rumoured as likely to take place in this market, but 
the continued scarcity of good Preference shares and Debenture 
stocks is marked enough to secure a cordial welcome to a fresh- 
comer offering any attractions at all. 


Globe Telegraph and Trust Ordinary maintain their rise of last 
week, despite the deduction of the dividend of 4s. 9d., while the 
Preference, ex 38. per share, are unchanged at 13, Submarine 
Cables Trust Certificates do not move, although a sbarp rise has 
lifted Anglo-American Telegraph stocks appreciably. Anglo “B” is 
up three points, and the other classes have risen in proportion, nor is 
there any large amount of stock to be had in the market, the 
dealers being only too anxious to buy for money." Ostensibly 
the jump is due to what is called the revival in Yankees, but con- 
sidering that the American market is about as dismally dull—so 
far as business goes—as a seaside hotel in wet weather, we fancy 
that the shortness of stock furnishes a reason nearer to the real 
mark. Anyhow, the Anglo-American boomlet bas pat quite a 
spirited appearance into the miscellaneous market of the Stock 
Exchange. Eastern and Oriental varieties present no special 
feature, even Marconi fears being dropped for the time being. 
West African Telegraph Debentures are fallen from the Stock 
Exchange Official List, but the shares keep about £4. 


National Telephone issues are now quoted ex dividend, with the 
exception of the two Debenture stocks, and the quotations parti- 
ally reflect the deductions. The Preferred shares, however, 
recovered the distribution, although the Preference stock shows the 
fall of 3 points represented by the interest. Moreover, the First 
and Second Preference are marked down £1 each, the dividend in 
each case being but бв, aghare. Other telephone descriptions have 
not fluctuated. 

Naval Review receipts were not expected to assist the electrical 
railway lines to any extent, unless it were Waterloo and City, and 
the traffic publications accordingly brought about no alterations in 
the prices of the various stocks, all of which are now quoted er. 
But electrical traction securities are in high favour, especially 
London United Tramways Debenture, which now commands the 
high price of 109. Curiously enough, the Preference shares are 
neglected, and keep about 20s, premium. It is not inconcejvable 
that the would-be buyers of the Debenture stock, finding their 
orders to purchase at a reasonable premium are in vain, may turn 
their attention to the company's Preference shares, in which case а 
rise of, say, 10s. or 20s. might be brought about. The extension of 
the tramlines to Teddington will probably be opened next month. 
District Ordinary is higher at 33, and has been still better, wet 
weather always being considered a “bull” point for the Under- 
ground lines. Cape Electric Tramway shares have hardened to 23; 
Anglo-Argentines are well supported at 2} buyers, and there has 
been some inquiry for Perth Electric Tramways (W.A.) 5 per cent. 
Debenture, the stock changing bands at 1024. Calcutta new shares 
at £1 premium are 2s. 6d. up since we last wrote. 


Notwithstanding the increased dividend declared by Henley’s, 
the price of the shares continues the same, viz, 164, it being 
thought that the better distribution had been discounted before- 
hand. Callender's are 16. British Insulated Wire 44 per cent. 
Debenture Stock does not lock dear at its present price of 1021. 
Industrial shares.as a whole are somewhat idle, and the quiet 


business which is doing in electrical а за. been pro: - 
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SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


Present er Dividends for | Closing Sarma : © 
Issue, NAME. paare, the last three years, | 5 Aur 20th. “Aug, 20th, 
1909. 1901. Highest. | Loweet 
82,300 | African Direct Telegraph, 4 95 Debs. ёва iis ve | 100 | ... 85 ss 98 — 102 А one 
25,000 Amazon Telegraph Co. B shares, Nos. 1 to 25, 000 see eee 10 eee eee 2 00 31— 4} eee seo 
119,7001| Amazon ас y 4 ы, Nos. 1 to 1,250 Red. vee | 100 a iss PEN 70 — 80 ves ius 
804,720 раш E see ee eee eet eee Btock 73/6 Б 618. 47 — 50 ter eee 
8,097,640 do. i % Pref. көз s Stock 6 % | 6 6% 92 — 94 932 | э 
8,097,640 Do. do. Deferred es 0. Stock EI 78. 58. 28. 71— 8 76 725 
44,000 | Ohili Telephone, Nos. 1 to 44,000  ... cae ses ves 814 5 5 YX 31— 42d ee 
18,883, 3008 Commercial Oable Р ; $100 |8 8% |8 % 55 —165 - eos 
741,029: Do. do. Bterling 500 year 4 % Deb. Btock Red. |Btock| .. T mi 95 — 97 96} | ... 
16,000 Cuba Telegraph LIII [ITI eee oes vee 000 10 7 y 4 44% 4 % 5 — 6 000 „өө 
6,000 Do. 1075 Pref. шо шо о ues ее eg 101 wo is 124— 13} |... “ 
12,931 | Direct Bpanish Telegraph M 860 514 4% 4 21— 34 & “ae 
6,000 Do. do. 10 Ф Cum. Pret. .. wea 6 = Sead get 2; 7à— 8} | M 
60,7107} Direct United States Cable ... ee 3195 | 88% | 31% 10 — 11 108 | 104 
96,900 Direct West India Oable, 41 Y Бер Pes 100} .. ар 2 99 — 102 - © 
4,000,000 | Eastern Telegraph, Ота. Btock Шыу Ок осы BE 72,1725 7 € 117 —127 | 121 | 1184 
1,930,807 Do. 3i Pref. Stock ete eo tee eee [III eee 87 — 90 891 E8 
OD. Do: i Mort. Deb. Stock Red. 685 POR T EET p E 
000 | Bastern tension, ees and China Tel h . 107 11$ — 123 
820,000? AE 49 Deb. Stock * TII b. eee 07 — 112 eo eee 
нон tem and South African Telegraph, 4 % Mort 280 100 |5:95 | .. |... ов —101 |... |. 
Do. 4 95 Beg. Mt. Debs. (Mauritius Bub.) 1—8,000 | 25 ко .. {100 —103 95/1100 —1t€3 isi e 
150397. Globe Telegraph and Trust ... s wes eos its 10 58% 53% 54% 9 — 10 93 9 
180,042 Do, do. 6 95 Pref. em 124— 134 1374} 121% 
150,000 | Great Northern Telegraph, of Copenhagen 0 123 % 15 Ф 15 9 25 — 27 ae zs 
70.000 and Bermuda Cable, le, 4 © EATEN n) 7 99 —102 
, 08. eee eee eee eee ee 
17,000 | Indo-European Telegraph .... ... 885 10 95 10 Y [10 $ 28 — 42 ens - 
100, 000 London Platino-Brasilian Telegraph, 6 Y Debe. ... © is e see 102 — 106 e . 
72,680 | Montevideo Telephone, Limited, Ord., Nos. 1 to 72,680 ... а 23 ae i— 1 ve e 
86,492 do. do. 5% Pref., Nos. 1 to 86,492 115 sei ses 1— 1 M e 
983,333 National Telephone, Pref. Stock - - .. | 100 | 5 5%15% 92 — 96 95 92$ 
200,000 Do Pref. shares 988 nes $6 24. aes 3k 38 48— 4] 48 |... 
1,966,667 Do Def. Stock ...  ..: ..  ..]100| .. | 60 64 xd 54 — 53 5641 F4 
15,000 Do. 8 Cum. Jst Pref. eae vee vee 10 6 6 6 11 — 13 eee eee 
15,000 Do, : Cum. 2nd Pref. 10 | 6 6 6 10 — 12 vis sé 
250, Do Non-cum. 3:0 Pref., 1 to 250,000 5 5 5 5 4j— 5 у sees 
3,060,000 Do si Deb. Stock Red. sae Stoch 83 33 38% 95 — 98 972 | 97 
500, Do. Deb. Stock Red... eis 100 4 4% 102 —106 ve ба 
171,504 | Oriental Telephone iud Elec., Nos. 1 to 171,504, fally paid 1/5 6 6% H— 1% is iss 
100,000 Pacific and European Tel., 4 Y Guar. Debs., 1 to 1,000 .. ies iss des 99 —102 s soe 
11,839 Router’s. ТҮ TT. [II oes tee ote eee 8 5 V 5 Ф 5 yA 64 Te 74 toe eee 
9,303 | Submarine Cables Trust iss 405 iss 885 <. | Ое! ... " Е 110 —120 У с 
58,000 | United River Plate Telephone S 5 7 5 7 7 7 * 44 — 63 ba з 
42,000 Do. do. 5 Y Cum. . pret Kos. 1—40, 000 5| .. ee wii 44— 5 es dus 
179,947: Do. do. 5 % Debs. es wes Stock.. 85 101 — 104 et - 
165,600 Wert African Telegraph, 5 Y Debs. 100 | ... eee ses 100 —103 e - 
80,008 | West Coast of America, Nos. 1—30, 000 and 58 001—58, 008 24 | ... 5 205 — 9 ies - 
150,0007 Do. do. 4 % Dets., 1—1,500 gua. by Bras. Bub. Tel. 100 ... A» 97 —1CO A - 
307,930 | Western Telegraph, Ltd. Nos. 1—207,990 s. .. 10 7 7 T 7 % 114— 124 113111 
75,0002 Do do. Debs. 2nd series, 1908 ees 100 III ee sae 101 —104 TIT ees 
948,777? Do. do. Deb. Btock Red. eee eee 100 eee eve 97 — 100 eee oe 
88,921 Wert India and E Telegraph ТТ eee eee eee 10 1 + 70 esc i— à i T i 14 oe 
84,563 Do. do. do. 6 V Oum. let Pref. ... | 110 Е 43— 54 4ў— 5i Delo. 
- 4,669 Do, do. do. 6 Cum. 2nd Pref, ees 10 ees 000 ees 3 — 4 3 =m 4 s. " " 
80,000; Do. do. do. 5% Debe., Nos. 1 to 1,800 | 100 | AE | e | .. |99 —102 99 —102 | ©з} | - 
ELECTRICITY SUPPLY COMPANIES. 
100,000 | Blackheath and Greenwich Dist. Electric Light, Ord. ... 1 3 was | i— 1 i— 1 ко 
100,000 Do. 44% 1st Deb. Stock, Prov. Certe. A IN 103 —106 103 —108 eee tee 
19,661 | Brompton & Kensington Elec. Lt. Bup., Ord., 101 to 19,761 51695/6725,1825 | 9t— 9i 94 — 10 d s 
20,000 Do. do. 795 ‘Cum. Pref... vus 91— 94 | 94— 10 97 95, 
50,000 Obaring Cross and Strand Electricity Bupply  .. 885 5 9 7 9 95 10 9 — 10 8$ — 24 91 vs 
50,000 Do. do, do. 4495 Oum. Pref. ius vis a 54— 6 54— 54 Dia 
250,000 Do. do. do. n Deb. Btock Red. a e . 1105 —107 [105 —107 " e 
$4,000 Ошка (кесу Bupply, Ord. ed 518 * 54% 4% 51— 5$ | 51— 5 cu 
50,0001 do. Ф Det. Stock Red. wear 109 —112 109 —112 1112 А 
70,579 City ot Tondon E Electric Lighting, Ord. 40,001—110,579... | 10 TAN 5 * 8$— 93 9 — 10 dis А 
40,000 Do. Cum. Pref., 1 to 40,000 . 10 ó 12 — 13 | 12 — 13 M гә 
400,000! Do. 5 Deb. Stock, Berip. (iss. at £115) ‘all paid ve 122 —127 122 —127 ssi "s 
200,000 Do. 44% 2nd Deb. Stock, Prov. Certs., all paid | 100 ФЕ 101 —104 |102 —105 101 : 
40,000 County of Lond. & Brush Prov. Elec. Ltg., Ord. 1—40,000 | 10 | 4 4 7 4 Ф 8$— 93 81— 21 aa 
20,000 Do. do. do. 6 40 5 10 6 6 12 — 121 | 12 — 124 : 
4000001] Ро 43 95 Deb. Stock, Prov. Certa (all paid) Rd... -.. i 109 —112 109 —112 - H 
85,500 ' Edmundzon’s Oorp., Ord. Shares 7 ses sae 5 6 7 7 | 64— 63 64— €i а Ре 
20, ро do. 6 Ф Cum. Pret. [Iri [II 600 eve 6 — 6 6 — 6 6 % 6$ 
ere do. 43 % let Mort. Deb. Btock. ... | 100 i % T: 106 zu Pi me 103 | 107i 
U Kensington and Buc Pus 6 Electrio, Ord. mr b 1 1 — == 114 TP eee 
90,000 dg do. 4 Ф Deb. Stock Stock eee 101 —104 101 — 104 TT eee 
110,000 London Electrio Bappi Corporation, пе Ота  .. 8| . * - 14— 12 | 1$— 23 e A 
49,840 = = do. 6% Pref. | 5. oe | 44 48 5 — 54 59 5h 
250,000; do. (ула ME Db. Bock Ba. Stoch 95 —100 |<6 — 99 963 | 961 
98,769 uren Electric Bupply, 101 to 62,500 „ 1016 * 6% eV 15)— 165 15 — 16 loH| 15i 
220,000] Mortgage Debenturs Btock S 108 —112 [108—112 А " 
350,000; De 83 Mort. Deb. я Вей. 000 eee Btock eee . ees 99 —102 9) — 102 " eee 
8,652 | Notting Hill Electric Lighting — m 20 | 7 7 6 184— Hj | 193— 144 E г. 
40,000 | Bt. James's and Pall Electric Light, Ord. 5 1 1144925 144 144—154 14&— 154 Р? m 
20,000 Do. ios 7 V Pret, 20,081 to 40,080 b 7 7 8i— 94 — & з 
150,000; Do. 31 % Deb. Btook Red. | 100 | . |... |... —100 | 97 —100 om ae 
re Bmithfeld Market Bi. Баруу, eee eee 5 eee eee eee 12— 21 14 —- 23 te eee 
Do. La өбө ГА) 100 eee eee е p — " — 90 ees eve 
45500 Bosth London Electricity Вирріу, wee TT | b 101 2$ - 8 eee kae 
109,518 | Westminster Blectric Tecla T owe 5 13 [4 1 oi% 1019; 104 — zi 11 — 12 111 111 
* Subject to Founders Shares. t Quotations on Liverpool Stock Exobange. 
Unle 1 Dividends in deferred share warrants, profits being used as capital 
E ni videnda marked $ are toe = "i consisting of à e latter of one year and the Gret pert Of the next. 
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SHARE LIST OF ELECTRICAL COMPANIES.—Cntinued. 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. yi 
Stock Closin Clos! B 
Present NAMB, Dividends tor N ng usiness done 
Issue. Share. the last three years, | Jug. 10h. AA а. | 
1 | 1809, | 1900. | 1901. 07 iac | 
20,000 | British Aluminium 7% Oum. Prof... », e [AO] on | 58K) | 4 5 | 4— в ae ee | 
800,000! Do, do. 1st Mort. Deb. Btock Red. . Stock 83 — £8 83 — 88 s d 
62, 074 | British Electric Traction - - „| 10| 8 * 9 * 9 9 124— 184 | 124— 134 13 127 
90,000 Do. do. 69 Cum. Prei. e wm | 10| ... .. | 124— 13 121— 12? 123, 12% " 
600,0007 Do. do. 5 & Perpetual Debenture Btock ... Stock .. [124 —127 |124 —127 | 126} 1253 и 
70,000 | British Insulated Wire Ord. . eee "T T TP b 20 % 15 % 10 %| 7i— 73 71— 72 7% HA Es 
70,000 Do. do. 69 Oum. Pre... ve ss 5 | ess i 51— 5i 51— 58 J, E 
50,000 |f Browett, Lindley & Co. (1899), Ord aes see ow | £l| .. 8 . | 13s. to 15s. | 13a. to 15s. d А 5 
50,000 1 6 % Oum. Prei... £1] .. | 6 „ [16/6 to 17/0 | 16/6 to 17/0 | ... | ... 5 
105, 731 Brush Elecl. Enging., rd., 1 to 105, 731 TP ees eee 2 54 5 Nil 14— 18 14— 18 "T E iud 
150,000 Do. do. Non-cum. 6 Pref. . eee [rr 2 6 6 3 % 11— 2 11— 2 M 929 Tu 
195,000; Do. do. 4 Perp. Deb. Stock "m oo. [Stock] ... - .. (162 —105  |109 —105 KS Tr | а 
195,000; Do. do. Perp. 2nd Deb. Btock Stock . 9з — 98 93 — 98 Р ка i, 
80,000 Callender's Cable 5А shares, Nos. 1—30,000  ... 6 15 `+ 15 * 20 %| 154— 163 153— 164 16 151 ©: 
40,000 Do. do. 5 95 Cum. Pref. see 51 .. Я PAN 51— 6 51— 6 513 5H ч 
90,0007 Do. do. 41 Y 1st Mort. Deb. Stock Red Stock ... a . . |109 —113  |109 — 113 » ther 
1,969,800 Oentral London Railway, Ord. Btock ee ees es. Stock ... oes 4 % |105 —108 103 —106 xd 165} 104 i 
440,100 Do. do. 4% Pref. Stock ... ies „Stock „. - 4 951106 —109 1104 — 107 xd| 106 | 105 ps 
440,100 Do. do. Def. do. "T e. [Stock] ... see 4 103 —106 |103 —106 1033 | .. E 
855,000 | City and South London Railway... i bes .. Stock 11 14%] 2 % 71 — 73 71 — 73 73 714 . 
54,000 оошо & Co., ш ея 5 ТА тхо 3| 91 89| 74%) 22— 94 2Ó— 3 xd . » » 
0, 0 eg. De o 0 \ 
100, 0002 £100, and 901 to 11 000 of £50 red oes eee eee ees 101 —1(6 % 101 —1C6 % wee 006 7 
99,261 | Edison & Swan Utd. RI. Lgt., “A” shares, £3 pd. 1 to 99,261 5 6 25% ... 4— 8 4— 3 ы Е к: 
17,139 Do. do. do. “А” Вһагев, 01—017, 139 ... 5 6 24% 882 14— 24 14— 24 A EA F. 
344, 0281 Do. do. do. 4% Deb. Stock Red s. | 100 | ... Е 74 78 74 — 78 pi x г. 
100,000; Do. do. 595 2nd Deb. Btock Prov. gos all på. | 100 | ... be e. | 78 — 83 78 — 83 <a Юу к 
112,100 | Electric Oonstruction, 1 to 112,100 ... - 216% 6% 6 5% lj— 2} 12— 2} 12]. a 
81,390 Do. do. 7 Cum. Pref., 1 to 31 ‚390... Wes RN he m 21— 3 21— 3 2 its v 
182,500? Do. do. 4% Perp. 1st Mort. Deb. Btock .. |Btock| ... . | 88 —I101 £8 —10 1 re iss © 
18, 000 | General Elec. Co. (1900) 5 Y Cum. Pref. ... tee - 10 - 5% 5 %| 92—104 92— 101 Sis vis ; 
150, 000 Do. do. 4% Mort. Deb. ...  .. ... [Stock]... 4, | 93 —1C2 99 — 102 t бе 
85,000 Henley’s (W. T.) Telegraph a Ord. ... T 885 5 15 % 20 20 Ф| 16 — 17 16 — 17 168 161 
85, 000 Do. "a 43 % Pref. 11) eee 5 47 44 TI 54— 53 k4— 58 TI "PT 
50, ,0001 Do. e 41 Mort. Deb. Stock... |Btock| ... T woe |111 —115 111 —115 wie Ме et 
50, 000 | India-Rabber, Gatta-Percha and Telegraph Works . | 10|10 9510 . 203— 211 201— 213 213 й " 
800, ,0001 Do. | Mod um 4% 186 Mort. Deb... eos 110 iix а, 100 —103 [100 — 103 vei n 
87, 500 Liverpool Over way, Fa "S one өө, 3 si 14% 4h— 42 |4ү— 44, . as E 
10,000 | Do. do. Pref., £10 paid ..  ..| 10 „ 10 — 104 | 98—10} | |" E 
7, 500 | Parker (Thomas), Limited, Ord., Noa. 1 to 7,500 ... | 10] .. ез 144— 153 | 144—153 8 м) b 
$Rosling & Fynn 6 * Cum. Pref, ... se ese e. | £l em 19/0 to 20/0 |... Tz e 
87,350 | Telegraph rr and Maintenance ... we | 12 | 15 т 20 [1 $7 — 40 97 — 40 -| 893] 388 ` 
150, 0001 Do. 4% Deb. Bds. Nos. 1 to 1,500 Red. 1909 we. | 100 .. 102 —105 102 —105 s Е: 
| K 
t Quotations on Liverpool Stock Exchange. 1 Unless otherwise stated all shares are fully paid. $ From Bradford Share Liat, | . 
LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. : 
Consolidated . Construction and Maintenance, - · Oldham, Ashton, and Hyde Eleotrio (4 MI ра.), Ord., 144—106 E 
Natioval Electrio & —1. bo. do. 1. (810 ра), 109—108. : 
From Birmirgbsm Pbere Lire. є Frem Manchester Bhare List. Bank rate of discount 3 per cent. (February 6th, 1902). М 
MARKET QUOTATIONS, Wednesday, August 20th. : 
CHEMICALS. &o. Tbis week. Last week. Ino. or Dec. METALS, &o. (eontinusd.) | This week.] Last week. Ino. o: Dec, 
a Acid, Hydrochlorio .. .. per evt. BJ. 5j- ee 9 Copper Sheet оо o e. н! £69 £69 
а n Nitric - ve ee рег сиё, э). . ee f „ Rod. „ рег ton £69 £69 
а » Oralic oe ee ee рег owt. 227 B3/- ee e " 'Elecsrolytio) Bars per ton £68 £68 
@ 10 Bulphuric. ee m e. percwt. 6/6 6/6 eo. e ae 57 Bh н ee peor ton £15 £75 e 
a Ammoniao, Bai . „ рег сті, 49". 43J- 8 в " ii per ton £68 £68 T | 
а Ammonis, Muriate (crystal) ee per ton 488 10 £88 10 ee e " H. 80 Wire per lb. ва. gå ag | 
„ per ton £80 £80 eo f Ebonite Rod. sm es s per lb. 57% eo 
а Bleachin powder ee ee porton 2 47 ее f Bheet ee ee „ per Id. ; / b / ee 
а Bisalphi o of Carpon os еә» der ton 215 215 ee n German Silver Wire ee „ per lb. 1/6 16 T 
а Bors eo ee per ton £18 £18 oe А Gutta-percha fine. oo c.» der lb. 8/- RI T 
а Bensole (90 ' ) eo cf eo per gal. 90 1i- ee & India-rubber, Para une per 1b. 8.1 31 ae 
Jeo oe co Derga. 5/6 6/6 ve $ Iron, Charocal Bbeets .. eo. per ton £18 £18 zi 
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THE ARBITRATION BETWEEN THE 
METROPOLITAN ELECTRIC SUPPLY CO. 
AND THE 
MARYLEBONE BOROUGH COUNCIL. 


(Continued from page 288.) 


CONTINUING his address on Thursday, Aug. 7, Mr. Fletcher Moulton 
said there was one other matter which he had to notice further, 
and that was the question, What were the defining limits of what 
the Borough Council was buying? because there was no inconsider- 
able sum dependent upon that. As to the date of purchase in 
the clause, he submitted that it meant the date when the notice to 
treat was given. The notice to treat brought into relationship the 
vendor and the purchaser; the price had necessarily to be 
settled after that, but it could not be settled as to what the price 
would be at the date that it was to be ecettled. The price 
was to be fixed as the price of the undertaking—all that was 
there at the time the notice to treat was given. It was contem- 
plated that the undertaking should be carried on by the Metro- 
politan Company and handed over as a going concern. 

The Umpire: And carried on as a going concern apparently, 
because the date of the transfer is the date as from which the 
powers and privileges pass. 

Mr. Cripps, K.C.: Our obligations are upon us up to that date. 

The Umpire said that he was not suggesting that there would be 
any difficulty as to what the statute meant them to do, because the 
words of Section 2 provided that the purchase was to be a sum in 
gross, and on such terms and conditions as might be either agreed or 
settled by arbitration. The power to settle terms and conditions 
gave the arbitrators and the umpire ample power, no doubt, to 
work out equitably the rights between the parties subsequent to the 


notice to treat. | 
Mr. Moulton submitted that all the tribunal had to do was simply 


to decide a gross sum—they could not be required to assess that . 


sum on certain terms and conditions. 

The Umpire remarked they were not in that case dealing with 
the Lands Clauses Act simply, but with an Act of Parliament which, 
no doubt, said that the arbitration was to be an arbitration in the 
manner provided by the Lands Clauses Act in the purchase and 
taking of property otherwise than by agreement, and it seemed to 
him, without expressing any final opinion, to say what was to be 
done either by agreement or by means of such an arbitration, was to 
settle a sum in gross, and aleo the terms and conditions upon which 
purchase money and compensation were to be paid. 

Sir Edward Clarke, K.C., said it seemed to him that that might 
become a very serious question if it be contended that it was in the 
power of the tribunal now to make the terms and conditions upon 
whicb the purchase was to be carried out. It might well be that 
the tribunal might mention a gross sum as representing the price of 
the property which was to be transferred, and might at the same 
time be asked by the company to impcse terms and conditions upon 
the Borough Council with regard to the time at which it should 
take possession, with regard to the price that it should give to the 
company to tever works which were not required after that time, 
and во on. So far he had not heard of any such terms and con- 
ditions being asked for, but when they were asked for, it would 
become very important to discuss the scope of the language to be 
used. As far as it stood at present before the tribunal, he took it 
to be simply a question of assessment of the sum in gross, which 
was to represent the price to be paid by the Borough Council for 
taking that which passed over to them, and he should submit that 
in arriving at that sum, it must be estimated according to the con- 
dition of the works, and at the time when the notice to treat was 
given. | 
Mr. Cripps said they would claim expenditure in 1902 to be con- 
sidered in what was taken over by the Borough Council at the end 
of the concession, as far as the expenditure had been proper. Of 
course no one would ark for mete expenditure that bad been im- 
properly incurred. 

Sir E. Clarke said that the word proper might have a double 
meaning. It might mean proper for the purpose of producing an 
income from a self-contained supply applicable to the area. If 
that were the case, he thought there would be little difficulty about 
it at all; but if it meant proper considering it as an entire system 
and not separate to the extent of having a self-contained system 
in Marylebone itself, then he said that it would not contribute to 
the income which the Council was going to receive from the pro- 
perty, and therefore they were not called upon to pay anything for 
it at all. f 

Mr. Cripps said it was his desire to meet the Borough Council on 
that point, and to be as reasonable as possible. | 

Sir E. Clarke observed that the point was а very serious one, 
upon which he would fecl bound to put evidence before the 
tribunal, , 

Mr. Fletcher Moulton, resuming his speech, said he should take 
it that the plant which physically passed to them was that which 
was there on December 31st, 1901. He then enumerated various 
items of expenditure which the company had made since, “асо 
he said, the Vestry should not be asked to pay for. Не laid specia 
stress upon the expenditure of £49,000 for continuous current mains 
in district О, about one-third of which he said had been put down 
this year. | { 

The Umpire said he hoped the parties would act in concert аз ш 
new work. It was absurd that new work should go on wit : 
out it being known what attitude the Borough Council adopte 


towarda it. 


Mr. Todd, the company's engineer, remarked that the work was 
proceeding day by day, and the amount wonld vary daily. 

Sir E. Clarke remarked that they had no control, neither had 
their engineers been asked to concur in the expenditure. They had, 
however, given notice to the company that all the work they were 
doing was at their own risk, and that they wonld not be liable for 
it. Despite that notice, they had continued to spend large sums of 
money. 

The Umpire said that it was a most unbusinesslike course of pro- 
ceeding, and he could not conceive how it should be allowed to 
go on. Ў 

Mr. Сгіррв saíd it was manifestly in the interests of the company 
not to spend a farthing if they could help it, buton the other hand, 
they were under obligation to supply the district till the date of 
the transfer, which might be at the end of this year or any future 
time. 

Sir E. Clarke ssid that what they complained of was that the 
company had gone on spending large sums of money, not tor the 
purpose of improving the supply of the Marylebone area at all or for 
the purpote of improving the position of the Vestry, but for the 
purpose of tying the whole thing up to Willesden in a way which 
would enable them to deal on better terms with the municipality 
in the future. He did not say that that statement should be taken as 
proved, but, at all events, it was upon that ground that they had 
objected to the expenditure of these large sums of money. 

The Umpire said it had been clear for a long time that the con- 
tention on one side would be that what they were doing would be 
justified by the necessity of continuing the undertaking, and, on the 
other side, it would be said it was done for an ulterior purpose. 
Which was right and which was wrong they could not now judge; 
but as the parties were not in accord as to the propriety of the 
work, he should have thought that the reasonable thing for the future 
was that the engineers should meet and try to act in concert as to 
dealing with the district. 

Mr. Cripps said that, rightly or wrongly, the company considered 
that they could not meet their obligations without going to a certain 
expenditure; it had nothing to do with Willesden, but with Mary- 
lebone itself. 

Mr. Fletcher Moulton said the substantial expenditure which they 
objected to was in two forms; one was expenditure on the buildings 
in North Street, and the other the expenditure upon motor- 
generators there. They felt that that expenditure should be stopped 
by mutual consent, because no expenditure of that kind assisted the 
company to fulfil its obligations. 

Mr. Cripps said that their view was that the right principle was to 
substitute motor-generators for house transformers. 

Mr. J. Conacher was then called, and further cross-examined by 
Mr. Moulton. 

Tbe proceedings were adjourned. 


Last Friday week Mr. E. R. Debenham, a member of the Maryle- 
bone Borough Council, and chairman of the Lighting Committee, 
gave cvidence in support of the Council's claim. In reply to Lord 
Robt. Cecil, K.C., the witness said he had made himself acquainted 
with all that the Council had done in connection with the matter 
of electric lighting. In the course of their investigations the 
Lightivg Committee had their attention drawn to the agreement of 
October, 1889, with the Metropolitan Company. Counsel's opinion 
was taken upon it, and subsequently an action for a specitic per- 
formance of the agreement was commenced. They ascertained that 
the system in Marylebone was not self-contained, because there 
were frequent applications for through mains. On the question as 
to the probable extension of the use of electricity in Marylebone in 
the future, the witness said that the difficulty in Marylebone was 
that it was very difficult to get space there, and also very difficult 
to get labour. Labour was very expensive, and it would not be 
possible to make industries of that kind very large. 

Cross-examined by Mr. Balfour Browne, K.C., the witness said 
that certainly his idea of the agreement was that the system was to 
be a self-contained one. 

A self-contained system in case of breakdown would be a bad 
опе ?—I think there are self-contained systems elsewhere that do 
not break dawn. 

Do you know that this company has had a serious fire at one of 
its electric lighting stations ?—I know you have had several. 

If that takes place, is not a self-contained system a serious detri- 
ment?— Well, we were without light a good deal in Marylebone, 
though we had not a self-contained system. 

Continuing, witness said he supposed that it would be an advan- 
tage that in the case cf a self-contained system there should be 
some arrangement by which it would be possible for it to draw 
upon some other part of the system which could give a supply. At 
one time the Vestry applied for an order for electricity themselves, 
and in 1898 they were granted a provisional order. There was 
also an order promoted by a company called the Marylebone Com- 
pany. When the matter was before the House of Commons as far 
88 his recollection went, Mr. Cripps, for the Metropolitan Company, | 
Buggested that there should be a purcbase, and that it should be 
under the terms of the Lands Clauses Act. 

Mr. F. H. Cameron, member of the firm of Sherwood & Co, 
Parliamentary agente, examined by Sir Edward Clarke, said he had 
charge of the St. Marylebone order last session. An arrangement 
was made between the Borough Council and the Marylebone Com- 
pany to oppose it. The opposition to tbe Bill confirming the 
electric lighting provisional order, promoted by the Borough 
Council, was withdrawn on the understanding that the Council had 
agreed to purchase the Marylebone part of the Metropolitan Com- 


any's undertaking. _ 
2 Evidence was also tendered by Mr. F. K. Stewart, of the firm of 
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Greenwood & Co., solicitors to the Borough Council, relative to the 
various negotiations which had taken place between the Council 
and the Company in regard to the matter under arbitration. 

The arbitration was adjourned until October 20th. 
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THE ELECTRICAL LEGISLATION OF THE 
SESSION. B 


| FROM OUR PARLIAMENTARY REPBESENTATIVE. | 


Ат the beginning of the year, when the private Bills were being 
brought forward, the Session of 1902 looked like being one of more 
than ordinary interest to those engaged in electrical enterprises. 
It is true that many measures have gone through which, if carried 
to completion, mean the expenditure of many millions of money, 
but “compromise” has been the order of the day, and promoters have 
shown a disposition to enter into agreement with opponents which, 
while praiseworthy in itself, will probably lead to heartburnir gs in 
the future. As year by year goes by important principles are 
settled and become precedents. Thus this Session little has been 
heard of electrolysis with respect to tramway proposals, while the 
many power schemes which have been passed are all based on the 
South Wales Electric Power Act, which was fought out at great 
length in the Sessicn of 1900. The great municipalities—and a cor- 
siderable number of small ones too—seem to have absolutely 
established their claim if tbey think fit to be excluded from the 
operations of these schemes. This Session also there has been no 
scheme of the novelty and magnitude cf the Liverpool and Man- 
chester Express Railway, which occupied a great deal of attention 
in the last two Sessions. The proposal for an electrical railway 
from London to Brighton and the incorporation of a company with 
a capital of £9,000,000 bade fair at the commencement of the Session 

o be the chief electrical Bill of the year, but after considerable 
skirmishing over Standing Orders, the Bill was rejected on 
technicalities before its merits were considered by a Select Com- 
mittee. 

Undonbtedly the most important Bills from an electrical point of 
view have been the tube railway proposals for London. The fight, 
however, has been not on engineering pointe, but on public con- 
venience and finance. Parliament has made up its mind that 
London is not to be exploited for the benefit of promoters, and the 
Select Committee of Sir Wm. McIver, which is now considering the 
most important of the schemes, has adjourned till October, when the 
financial proposals of the promoters will be fully gone into. At the 
beginning of the Scssion no fewer than 28 London Tube Bills were 
brought forward, viz., Charing Cross, Hammersmith Electric Rail- 
way, No. 1 Bill; the Charing Cross, Hammersmith and District 
Electric Railway, No. 2; the City sod North-East Suburban 
Railway, No. 1; the City and North-East Suburban Railway, Nc. 
2; the King's Road Railway; the King’s Road Railway (Futrey 
Extension); the North-East London Railway, No. 1; the North- 
East London Railway, No. 2; the Piccadilly and City Railway, 
No. 1; the Piccadily and City Railway, No. 2: the West and 
South London Junction Railway ; the London United Electric 
Railways; the Brompton and Piccadilly Circus Railway (new 
lines); the Central London Railway (new lines); the Charing Croes, 
Euston and Hampstead Railway, No. 1; the Charing Cross, Euston 
and Hampstead Railway, No. 2; the Charing Cross, Euston and 
Hampstead, No. 3; the Islington ard Euston Railway; the City 
and Crystal Palace Railway; the Edgware and Hampstead Rail- 
way; the Great Northern and City Railway; the North-West 
London Railway; tre Great Northern and Strand Railway; the 
Baker Street and Waterloo Railway; the City, Wandsworth and 
Wimbledon Railway; the City and Brixton Railway; the East 
London, City and Peckham Railway ; the Victoria, Kennington and 
Greenwich Railway. 

Ok these, the City, Wandsworth and Wimbledon; the East 
London, City and Peckham, and the Victoria, Kenrfington and 
Greenwich Railway were dropped and the remainder came in two 
groups before Select Committees of the House of Lords respectively 
presided over by Lord Windsor and Lord Knutsford. Before these 
Committees the proceedings became most complicated, abandon- 
ments of certain porticns of Bills, and the amalgamation of different 
interests being of frequent occurrence. The Crystal Falace Bill, 
the Central London Railway (new lines), the King’s Road Railway, 
and the King's Road Railway (extension) were thrown out, and the 
Charing Cross, Hammersmith and District, the City and North- 


East Suburban, aud the West and South London Junction Railway 


Bills were withdrawn. The proposals in the remainder of the Bills 
afterwards came before Select Committees of the Houte of 
Commons, and have been passed with the exception of the London 

. United Electric Railway and the Piccadilly, City and North-East 
London Railway which are postponed until the autumn. 

There were no fewer than seven Bills for conferring powers on 
companies to supply electricity in bulk, but in only one case was 
there any fight. In this solitary case the battle was between the 
Northumberland Electric Power Company and the Newcastle-upon- 
Tyne Electric Supply Company, who scheduled practically the same 
area. A Lords Committee decided after a long hearing in favour of 
the proposals of the Newcastle-upon-Tyne Company. Schemes 
dealing with parts of Leicestershire and Warwickshire, Derbyshire 
and Nottinghamshire, Kent, Gloucester, aud Cornwall, went through 
almost without opposition, the petitioners against the measures 
being dealt with privately. In addition the South Wales Electric 


Power Distribution Company got their Act of 1900 alightly 
extended, and the North Metropolitan Electric Power Company, 
after a stiff tight with the local authorities, got tha extensions of 
their area, except in the case of Willesden. | 

With regard to the Bills dealing only with electric light, there 
has been a falling off this year as compared with last. The London 
County Council came forward with some far-reaching proposals 
respecting tbe purchase of generating stations for the supply of 
electricity in bulk. The learned legislators in the past, who decided 
that after a certain pericd a local authority could compulsorily 
purchase the electric lighting undertaking within its area, probably 
never contemplated the growth of the enterprise, and the establish- 
ment of large stations to supply more than one district. The 
County Council, however, seeing that this is a factor which may 
prove a stumbling-block to its policy of municipalising everything, 
and consequently sought for powers to enable the local authority, 
or as an alternative the Council itself, to acauire these bulk stations 
outside the area. The Dill was, however, thrown out by a Belect 
Committee of the House of Commons. The undertaking of the 
Garston Electric Lighting Company becomes transferred to the 
Liverpool Corporation by the Garston Transfer Bill, and Parliament 
has sanctioned the undertaking of the Norwich Company being 
acquired by the Norw'ch Corporation. By sections in their Omnibus 
Bills, further powers have also been conferred on the local authori- 
ties of Dartford, Nottingham, Birkenhead, Huddersfield, Aber- 
tillery, Finchley, and Eastbourne, in respect cf their electric 
lighting urdertakinge. There were eight Bills confirming orders 
granted by the Board of Trade, and it is noticeable how 
few orders were applied for by limited, companies as against 
thote by the local authorities, compared with the state of 
things but & few years ago. Orders have been confirmed 
in respect of the fcllowing districts:—Tottenham, Wood Green, 
Edmonton, Enfield, Bermondeey and Rotherhithe, Stoke Newing- 
ton, Woolwich, Beeton, Carnarvon, Eston, Hebden Bridge, Mytholm- 
royd, Otley, South Bank, Stockton, Thornaby-on-Tees, Tipton, 
Abram, Holyhead, Hucknell Torkard, Leyland, Louth, Penrath, 
Saddleworth, Springhead, Tyldesley, West Loughton, Aberdare, 
Amble, Dover, Frinton-on-Sea, Gillingham, Hindhead, Leadgate, 
Leatherhead, Paignton, Stanley, Carnoustie, Kinning Park, Govan, 
Nairn, St. Andrews, Ardsley, Barton Regis, Blay ton, Chester-le- 
Street, Church Stretton, Lees, Lower Bebington, Newburn, 
Segill, Stanley, Bedlingtonshire, Chepstow, Cowes, Hitchin, 
Morpeth, Ashington, Pokesdown, Slougb, Stevenage, Tadcaster, 
Trefrew, and West hiding. 

As usual, there have been a great number of tramway schemes 
before tte Committees, but by far the largest number of them went 
through with little opposition. The London County Council came 
forward with a most ambitious programme, but again found some 
of the Metropolitan Borough Councils effectual stumbling blocks. 
As the Council must obtain the consent of the local authority to 
comply with Standing Orders, a number of their proposals fell 
through, but about eight miles of tramway were passed. In addi- 
tion, the Council bas obtained sanction for the construction of a 
shallow tramway under the new street from Holborn to the Strand, 
which is the first scheme cf the kind sanctioned in England, and 
will doubtless be followed with very great interest. They bave also 
got power to erect a large generating station at Greenwich. S:veral 
other important schemes affecting London have been passed. The 
mostnoticeable is that of the London United TramwaysCo., whore Bill 
for street widenings and agreements with local authorities will run 
the company in for a pretty penny. The British Electric Traction 
Company got its Croydon aud District scheme carried with but 
little beyond railway opposition, but was unsuccessful with regard 
to its South Shields, Sunderland and District Tramways Bill, which 
was thrown out by a Lords’ Committee. The North Metropolitan 
Tramways Company, who lea:e that portion of their undertaking 
within the County of London from the London County Council, have 
obtained powers to electrify their considerable mileage in the 
County of Middlesex. The L.C.C. already has similar powers for 
the tramways leased in their area. The Middlesex County Council 
got an important Bill passed, which constitutes them a local 
authority for tramway purposes within the county. It was dis- 
tinctly pointed out by the Lords’ Committee that the effect of the 
passing of the Bill would be that, if the County Council purchases 
a tramway, the local authority will not have the option of purchase 
after a certain number of years. What looked like being a very 
protracted fight between the Corporation of Manchester and Salford 
over tramways was commenced, but a compromise was made. The 
Salford Corporation wished tor rnnning powers over several of the 
Manchester lines to make an effective through service for the two 
boroughs. They eventually agreed to allow an interchange of 
traffic on certain routes, and withdrew opposition to proposals for 
some new lines. The Newcastle-on-Tyne Corporation got permis- 
sion to extend their system by the construction of several important 
new routes, and the North Staffordshire Tramways Company were 
similarly successful. The Northern Counties Electric Supply Com- 
pany promoted the Northumberland Electric Tramway Bull, and 
were successful, and the Tyneside Tramways and Tramroads Com- 
pany got an Act conferring some new powers on them. In 
this case, the definition of the difference between a tramway 
and a tramroad was given for the benefit of a noble lord who was 
honest enough to admit that he was ignorant. He was told that a 
tramway was a tramway running over a public road, while a tram- 
road was а tramway running over a private road. The Rhondda 
Urban District Council, after some opposition, got an extension of 
the tramway system there. An important question arose in the 
case of the Cavehill and Whitewell Tramway Bill. The Tramway 
Company, who hold the property, sought for power to electrify the 
line. Some of the undertaking is within the area of the Belfast 
Corporation, and that body sought to insert a purchase clause in the 
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Bil. Asthe Tramways Act of 1870 does not apply to Ireland, and 
no similar provision has ever been inserted in any Bill relating to 
tramways, the Select Committees of both houses declined to create 
a precedent. The proposal of the Hastings Tramways Company to 
continue an electrically worked tramway along the sea-front, was 
struck out of the Bill. A Billto incorporate a company, and con- 
struct a tramway system for Scarborough was passed, and Bills 
relating to the tramways of Preston, Ashton, and Dukinfield, 
Southport and Lytham, Saddleworth, Springhead, and Lees, 
Leicester, Devonport, Nottingham, Newport, Bradford, Wrexham, 
Wigan, West Ham, Mexborough and Swinton, Rossendale, 
Halifax, Cleethorpes, the Exeter District and the Birmingham 
District, were also agreed to. An important scheme for tramways 
in Hove and District was thrown out for Standing Orders, and 
other Bills which met a similar fate were the Romford 
Urban District Tramways Bill, the Torquay and Paignton 
Tramways Bill, the South Shields Corporation Tramways and the 
North Ormesby, South Bank and Grangetown tramways. Only two 
Bills confirming Board of Trade Tramway Provisional Orders were 
brought forward—a great falling off from last Session, when there 
were 12. These dealt with the districts of Brighton, Cheadle and 
Gatley, Lees, Southport, Stockport, Sunderland, Heywood, Leeds, 
Pontypridd, Southampton, West Riding and Wolverhampton. In 
only two cases did the opposition lead to fighting before a Com- 
mittee. The Pontypridd Urban District Council had a long battle 
with the Taff Vale Railway, but got the extension asked for. In 
the case of the Leeds Bill a matter of some little importance arose. 
The Corporation proposed to go over a railway bridge, and the 
railway company sought to be relieved of any liability for the 
safety of the bridge. On the other hand, counsel argued that the 


road was there before the railway, and the railway company was , 


bound to keep the bridge in such a state as would fit it to bear the 
traffic which the road itself would have carried. The Committee 
declined to insert any clause in the Bill limiting the responsibility 
of the tramway company. 

Amongst the other proposals which have been before Committees 
was the Metropolitan District Railway Bill, enabling the company to 
enter into an agreement with the Metropolitan District Electric 
Traction Company to electrify the line, &c. The Bill of the 
Metropolitan Railway furthers the electrification of that line, but 
the two companies have not come into agreement to take electric 
power from the great station at Chelsea being now erected. The 
London, Tilbury and Southend Railway has aleo obtained powers 
to use electricity as the motive power, but there is no immediate 
intention of using the powers. Another railway which has cbtained 
similar powers is the Donegal Railway, while the Whitechapel and 
Bow Railway will also be equipped for electric traction. By 
the passing of the North and South Shields Electric Railway 
those two important towns will be brought into easy communica- 
tion with one another by means of a tube railway under the River 
Tyne. One more terror was presented to the promoter by the 
opposition of the Cyclists' Touring Club, who wanted a clause to fix 
the scale of charges for the carriage of cycles, but the Committee 
refused to listen to the request. Another tube railway was brought 
forward, viz, the Manchester Tube Railway Bill, but it dropped 
before coming to Committee. A novelty was introduced in the 
proposal to equip the Medway and Thames Canal—a new canal to 
connect Rochester with Gravesend—with electrical appliances for 
haulage, &c., and this was carried. The Manchester and Liverpool 
Electric Express Railway Company obtained power to e a 
deviation of the authorised line at Salford. A Bill to form a board 
of local bodies for the establishment of a telephone system in tke 
Manchester District was dropped. 


AN IMPORTANT TRADE UNION CASE. 


Tue judgment of Mr. Justice Bigham in the case of the Glamorgan 


Coal Company and Others v. the South Wales Miners' Federation 
and Others, involved the discussion of a number cf points which are 
of the first importance to those interested in trades unions. The 
action arose in consequencé of “ stop-days,” which were ordered 
by the Executive Committee of the South Wales Miners' Federa- 
tion. Certain stop-day orders which they gave resulted in 235 
collieries being shut down on five different days, about 130,000 
men, who were members of the South Wales Miners’ Federation, 
being thrown out of work, with а loss in wages of £165,000. The 
loss occasioned to the employers was roughly estimated at £100,000 
and it was to recover this sum that the action was commenced. 

It need hardly be said that the 74 firms and companies who 
joined together as plaintiffs to bring this action were prompted to 
do so by the decision in the Taff Vale Railway case, in which it 
was declared by the Houie of Lords that a trade union can be sued 
in its corporate capacity. In this, their first attempt to attach the 
funds of a trade union, the Associated Coalowners of South Wales 
have signally failed. ‚ 

It is a maxim of English law that there is no wrong without a 
remedy ; that if the rights of any individual are infringed, he may 
obtain redress in a court of justice. Looking at the Glamorgan case 
from this point of view, and giving to tLe word “ wrong” a popular 
sense, it wonld reem to the mere layman that there has been some 


denial of justice at all times material to the history of the case. 
The plaintiffs, who are known аз the Associated Coalowners, were 
on friendly terms with their workmen. The wages of those work- 
men were fixed upon the basis of a sliding scale agreement which 
gave the men an interest in the price of coal, and which had worked 
satisfactorily for a number of years. The sliding scale was settled 
by a Joint Committee, which consisted of representatives of masters 
and men. In the year 1900, and again in the year 1901, the 
Executive Committee of the Minera’ Federation came to the con- 
clusion that the price of coal was being lowered by certain merchants 
and middlemen; and in order to check this “cut-throat policy " 
by diminishing output, and so increasing the price of coal, the 
Executive Commitiee of the Miners’ Federation determined to order 
stop-days. This course of action was decided upon without the 
consent or approval of the employers, and as might have been 
expected, it occasioned serious loss to all the Associated Coalowners. 
They brought an action to recover damages, basing thcir right of 
action upon the well-known principle that it is unlawful for a man 
to maliciously induce a servant to break his contract with his master. 
The Federation as a corporate body, and the officials of the Federa- 
tion in their official capacity, were joined as defendants to tbe 
action, and the trustees were brought in in order that the funds 
might be attached. Although the plaintiffs were compelled to admit 
that the defendants were not actuated by malice in the ordinary 
sense, yet it was urged on their behalf that the word “© maliciously ” 
was equivalent to the phrase wilfully and with notice of contract," 
and that the defendants should bs held responsible for the natural 
consequences of their actions. 

Mr. Justice Bigham, however, gave judgment for the defen- 
dants. The facts which we have stated are those of a case which 
seems to have been one of considerable hardship to the employers. 

Whatever the motive which impelled the Federation officials to 
order the stop-days, ono immediate and necessary result of those 
stop-days was loss to the employers. Rough and ready justice 
would seem to dictate that that loss should fall upon those to whose 
actions it was to be attributed. But Me. Justice Bigham held 
otherwise. Ia a lengthy judgment, delivered by him on August 
7th, he expressed the view that the evidence did not warrant 
him ia finding that the defendants were actuated by malice; that 
the mere fact that they knew that their orders to the workmen 
would result in the breach of à number of contracts was not sufli- 
cient evidence of malice: and that although the order for stop-days 
was issued by the South Wales Miners’ Federation, in his view 
they had committed no actionable wrong. Having regard to the 
important issues at stake, we do not suppose that this case will rest 
where it is. Further, the poiat upon which Mr. Justice Bigham 
based his judgment is one which, if the case under review comes 
before the House of Lords, will involve the decision of a principle: 
which strikes at the very foundation of trade union methods. 

The question may be expressed in two words thus: If A induces 
B to break his contract with C, can C bring an action against A? It 
was decided in an old case that an action may be brought if A has 
acted maliciously : but hitherto no detinite meaning has been given 
io thisterm. Mr. Justice Bigham has boldly decided that where A 
for his own benefit induces B to break his contract with C, in full 
contemplation of the fact that loss will accrue to C, the facts of 
such a case do not justify a finding that A was actuated by malice. 
This is the cardinal point in the whole case. The full force of the 
decision was somewhat weakened by the statement that the 
Federation officials were acting as advisers rather than as pereuaders, 


. but we have got to learn that the advice of & committee of a trade 


union is anything short of practical compulsion. 

We have the greatest possible respect for the learned judge who 
has pronounced this momentous decision ; a respect which is only 
equalled by that which was evinced by all the numerous parties to 
the case, who consented at an early stage of the proceedings to the 
dismissal of the jury, and to leave all questions, including the 
assessment of damages, to the sole decision of the learned judge. 
But at the same time we cannot but regret his finding that the 
defendants were justified in ordering stop-days in the circumstances 
which came to light in the course of the hearing. It has been, 
repeatedly declared that every case of this class bas to be decided 
upon its own merite, and that, howsoever, the Court may be bound 
by legal precedent, the law must be applied to cach particular set of 
facte. A hundred instances might be cited in which it would be 
lawful, nay, even meritorious, for one man to advise or even induce 
another to break his contract. We can even imagine cases in which 
inducement to break a contract known to be hurtful to some third 
party, sand known to be beneficial to the inducer could be justified. 

Bat it would be difficult to find justification upon these lines fur 
the orders from headquarters which bring about disastrous strikes 
which paralyse trade, and eventually injure workmen as well as 
masters. Whatever attempts may be made to conceal the true 
object of a strike, its actual result is disaster to the employer, who 
has the last word in the matter of fixing the rate of wages. 

As the same time we may venture to hope that the principle that 
each case must be decided upon its own merits will do much to 
narrow the effect of the judgment, in so far as it may be regarded 
as a victory for the trades unions. The men's wages depended 
upon the price of coal, and they may, therefore, have had some 
peculiar interest in keeping up the price. Such interest may have 
seemed to the Court to be sufficient to justify the action of the 
Executive Committee, although injury to the employers was a con- 
comitant result. In the casc of an ordinary strike for higher 
wages it will be open to the Court to come to a different conclusion 
in fact. 

At the same time, we should not be at all surprised to find that i 
and when this decision ever comes before the House of Lords fu 
review, that tribunal may see its way to find that in this insta - 
the Federation went beyond its legal limits. 
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THE REQUIREMENTS FOR 
THE PARALLELING OF ALTERNATORS AS 
VIEWED BY THE ENGINE BUILDERS.” 


By HENRY E. LONGWELL. 


THE parallel operation cf alternating current generators direct 
connected to reciprocating engines, has, during the past five years, 
been the subject of many learned discourses by many learned 
electricians. Awed by the formidable array of mathematics, Greek 
letters and scientific terms, we engine builders have sat humbly at 
the feet of the masters hoping vainly that there might be let fall 
some crumb of knowledge that we could assimilate and thereby 
progress— be it ever во little— towards a reasonable comprehension 
of the matter. 

What the problem needs for its complete and final solution is the 
advent of another Admirable Crichton, in whom the highest know- 
ledge of electrical and mechanical science will be combined. Fail- 
ing this, the solution must be the joint work of two or more indi- 
viduals, with different trainings and different ways of thinking, 
and, consequently, the problem of paralleling alternators is now, 
and doubtless will be for years to come, complicated with the 
additional and perbaps equally difficult problem of paralleling 
brains. à 

It is not the intent of this paper to advance any unfailing receipe 
for making alternators run in parallel, but rather to call attention 
to the fact that there are certain things which the electricians have 
not told us that would be helpful to us if we knew them, and that 
some of the things they have told us are wrong; and, further, to 
suggest that there is a broader line of investigation than has been 
generally followed, which will include the action of the gene- 
rator on the engine, as well as the action of the engine on the 
generator. 

The electrician starts out with the asscrtion that no electrical 
question is involved. The stereotyped formula is that “if the 
alternators are run at uniform speed, and at the same frequency, 
the paralleling will take care of itself.” This we concede without 
argument, for the reason that itdoes not have anything to do with 
the practical case, and consequently it makes no particular differ- 
ence whether it is true or not. 

If the prime mover is to be a reciprocating engine, the speed will 
not be absolutely uniform. It will vary during a single revolution, 
owing to the irregularity of the tangential effort on the crank pin, 
and it will vary from revolution to revolution because automatic 
governing is only a series of approximations above and. below .the 
mean speed. This is the actual condition we have to mect, and it 
is time wasted to discuss idea] and impossible conditions. Admit~ 
ting that theee irregularities, which must exist to a greater or less 
degree, create certain electrical disturbances in the generators, it 
must be conceded that these electrical disturbances are communi- 
cated from one generator to another, and that there is a resultant 
reaction back on the engine. It is not enough for the engine de- 
signer to merely consider the action of his engine as an independent 
unit; it is equally necessary that he should have knowledge of the 
character of the reaction from the generator. 

To put the problem of parallel operation before us in kinder- 
garten form so that it could readily be grasped by the purely 
mechanical mind, we have been told that the whole thing is 
analogous to, and quite as simple as, running two or more inde- 
pendent engines connected by gears to a common line shaft. It 
undoubtedly is—almost. 

There are to-day quite a considerable number of installations 
which by dint of strenuous effort blindly applied, and more or less 
good luck, have been made to operate in parallel quite satisfactorily, 
but as to the reasons for success or failure, opinions have differed so 
widely that it may be safely said that there is no theory that is 
not open to attack from some points or other. Some authorities 
will tell you that dash pots on the governors did the business. 
Others that the turning moment of the engines was improved ; still 
others will ssyithat the use of copper pole tips or dampers on the 
generators is what turns failure into success. 

I have in mind a certain large installation in which tbe early 
attemptsto parallel the alternators were far from successful. Shortly 

afterward the plant was operating in parallel regularly and satis- 
factorily. I made special inquiry as to what had been done to 
bring about the result, and my informant said: “ Nothing so far as 
the apparatus is concerned ; we have just learned how to do it— 
that is all." 

It is perhaps worth while to consider whether or not the expert- 
ness of the operator may be & more potent factor than we have 
hitherto believed. | 


In a great many instances the difficulties experienced in 


paralleling alternators have been more or less completely overcome 
by tinkering with the governing mechanism on the engine, and 
consequently it has become fasbionable to say that the troubles 
originate in hunting, oscillating or otherwise faulty governors. 
This, however, is an unfair statement. Coincidence and cause are 
two entirely different things. The interaction between the gene- 
rators is not necessarily caused by the hunting or oscillating of the 
governors, even though both phenomena are co-existent, and even 
though the latter tends to aggravate the former. 

A more fair statement of the case is, that the parallel operation 
of alternators imposes a duty on the governing mechanism of the 


+ A paper read before the Engine Builders’ Association of the 
United States, at the annual meeting held in Pittsburg, Pa., May 
22nd and 23rd, 1902. 


engine which is abnormal and which is directly opposed to its 
natural function. 

The natural function of a governor isto regulate the supply of 
motive fluid in proportion to the load. If we have two engines 
driving alternators in parallel, and, by reason of small speed varia- 
tions, which we might as well frankly admit are unavoidable, one 
generator advances ever so little ahead of the other, it takes more 
load. To restore equilibrium we ought to be abie to reduce the 
steam supply to the engine that is leading and to increase the supply 
to the engine that is lagging behind. Now the natural tendency 
of the governor is just the opposite—:.c, to increase the steam 
supply to the heavily loaded engine and make it capable of taking 
more load, and to decrease the eteam supply to the underloaded 
engine and make it less capable of taking its share of load. Farther- 
more, the nearer perfect the governor is as regards the performance 
of its natural duty, the more promptly and vigorously it does the 
right things at the wrong time. 

Obviously a governor, unless endowed with intelligence, cannot 
assist parallel operation, and the best we can hope to do is to hobble 
it in such a way as to make it offer as little opposition as possible. 
In other words, we must sacrifice as far as is safe, all the qualities 
that have hitherto been regarded as synonymous with excellence, 
and make the governor so that it will not act quickly under any 
circumstances, and will not respond at all to moderate changes in 
load or speed. Hence, dash pots, friction brakes, &c., not because 
the governor is faulty, but because we must needs make it so, to 
prevent its resisting the contradictory demands of the electrical 
part of the plant. 

No properly designed governor on an engine in any service other 
than that of running alternators in parallel requires any of these 
retarding devices, and their presence ordinarily would be an open 
confession of faulty design. 

As regards the required degree of uniformity of angular speed, 
& common specification issued by one of the leading manufacturers 
of electrical machinery reads as follows :— 

„ . . . . Variations of the rotating part of the generator through 
the revolution at any constant load not exceeding 25 per cent. over- 
load should not exceed one-sixtieth of the pitch angle be&ween two 
consecutive poles from^the position it would have if the motion 
were absolutely uniform at the same mean velocity. . . . The maxi- 
mum allowable variation is the amount the rotating part forges 
ahead plus the amount which it lags behind, the position of 
uniform rotation is therefore one-thirtieth of the pitch angle 
between two poles. Generally this is obtained by the use of a heavy 
fly wheel." 

Another manufacturer makes these limits one-seventy second and 
one-thirtysixth respectively. 

This requirement presents no particular difficulty, except in the 
case of slow-moving engines coupled to generators of high frequency, 
where the fly-wheel weights assume proportions that are fearful to 
contemplate. | 

The mathematical processes whereby the requisite fly-wheel 
weights are determined have been so frequently and so ably set 
forth by various writers in recent years that it would be superfluous 
to interpolate them here. 

In certain instances we have made the angular variation within 
the specified limit, and even with the governor made as faulty 
as is safe, the paralleling has been unsatisfactory. Our electrical 
associate does not say that perbaps his specification was faulty, but 
insiste that the variation is not within the required limits. Then 
there is a dead lock. We have had nothing to submit but calcula- 
tions, and the electrical engineer holds that figures do not weigh at 
all, as against the observed electrical phenomens. We are now, 
however—thanks to Mr. P. O. Keilholtz, of Baltimore—on a firmer 
footing. Mr. Keilholtz has perfected a method of actually measur- 
ing the angular variation throughout the revolution, which method 
seems to give satisfactory and conclusive evidence of what actually 
occurs, and it is gratifying to note that the measured departures 
agree very closely in time and extent with the calculations. 

This matter is set forth in a complete and interesting manner in 
а paper read by Mr. Keilholtz at the 157th meeting of the American 
Institute of Electrical Engineers in New York City, October 25th, 
1901. 

Knowing that the specified departure from uniform rotation does 
not always ensure success, we are led to make inquiries as to just 
what is the object of this specification, and to wonder whether it 
may not be faulty or incomplete, and whether it may or may not be 
subject to modification on account of varying electrical characteris- 
ties in different generatora. | 

In а paper read before the meeting of the American Institute of 
Electrical Engineers above referred to, {6 is stated in substance that 
the object of the specification is to limit the amount of cross current 
that can flow between the generators. With a displacement of one- 


seventy szcond of the pitch avgle between two poles, ahead or be- 


hind tbe position corresponding to uniform mean speed, two gene- 
rators might be coupled together in parallel at the instant when 
the relative positions of the cranks of the two engines would be 
such that one generator would be the maximum distance in advance, 
and the other generator the maximum distance behind the position 
corresponding to uniform rotation. In this event, the two genera- 
tors might have a maximum relative displacement of one-thirtysixth 
of the pitch angle between two consecutive poles, With this dis- 
placement it is stated that the cross current will be 10 9-10 per cent. 
of full load current, provided the electrical characteristics of the 
alternators are such that the short-circuit current is 24 times full 
load current. : 

Now we find that for various reasons—constructional or other- 
wise—alternators are actually built giving short-circuit currents as 
low as 24 times full load current, while others are known to give 
as much as six times full load current on short-circuit, and all of 
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these are supposed to come within the limits of standard representa- 
tive practice. 5 

If between the generators giving 24 times full load current on 
short-circuit when displaced one-thirtysixth of the pitch angle 
between two poles, the cross current is 11 per cent. of the full load 
current, then the cross current between the generators giving six 
times fall load current on short-circuit when the phase displace- 
ment is one-thirtieth of the pitch angle between two poles—which 
displacement is allowable under the more liberal specification— 
would be a little over 31 per cent. of the full load current—a ratio 
of nearly three to one. 

If the amount of cross current allowable is a very important 
ter, it does not seem reasonable that the manufacturer of alternators 
should put out an invariable specification to cover the requirements 
of generators which differ so widely. | 

If 31 per cent. cross current is allowable, why should the engine 
builder be burdened with the expense of making a fly-wheel to 
give a displacement which will cause only 11 per cent. cross cur- 
rent? If, on the other hand, 11 per cent. cross current is near the 
allowable limit, why should the engine builder be blamed when the 
generator builder furnishes machines that will give 31 per cent. 
cross current with the specified displacement? 

We are next led to inquire what is the effect of the cross current, 
and we learn that it represents “synchronising force" or the ten- 
dency of the generators to pull each other into step if the phases 
are displaced. We also learn that the force is such a percentage of 
the full load torque of one machine, as the cross current is of the 
full load current. 

For example, in a generator having a full load capacity of 750 xw. 
—which is approximately 1,000 electrical horse-power—running at 
100 revolutions per minute, the full load torque, or the resistance 

offered by the load, would be approximately 10,090 lbs. applied at 
a radius of 5 ft. 3 in. 

With two such units in parallel, if the phase displacement is such 
that the cross current is 20 per cent. of the full load current of one 
machine, then the force tending to pull the machines into 
synchronism is equivalent to that of a spring tensioned to 2,000 lbs., 
and connecting the two generators at radial points 5 ft. 3 in. from 
their respective centres. 

If the total load of the two generators is 2,000 H.P., we may con- 
sider tbat with this amount of cross current flowing one generator 
is carrying 1,100 нр. and the other only 900 H.P.; or that the 
resistance at 5 ft. 3 in. radius is reduced to 9,000 lbs. in one gene- 
rator and increased to 11,000 lbs. in the other. 

If the two generators are running in parallel without outside load, 
then with the same displacement we may consider that there is an 
actual magnetic attraction between the two machines equal to a 
force of 2,0С0 lbe. applied at the radius mentioned. 


(To be continued.) 


THE ELECTRIFICATION OF OUR 
RAILWAYS. 


WE are confronted by a great danger with reference to the 
adoption of electric traction on our railways, a danger which 
we have foreseen and attempted to point out in the past, 
and which is mainly the result of what we might term 
the impracticable proposals which have been put forward by 
шшш who have no practical knowledge of traction 
work. 

The experts called by the Metropolitan Railway Company 
in the now famous arbitration between the Metropolitan and 
Metropolitan District, and the strong recommendations made 
by such men as Sir William Preece and Major Cardew in 
favour of the Ganz system—a system which was found by 
the Court to be inapplicable to operating the traffic for 
which it was recommended, and which even under the most 
favourable circumstances, such as obtain on the Valtellina 
Railway, has not as yet been successful—cannot have done 
much except to shake the confidence of railway companies in 
electrical engineers. This has been strongly emphasised by 
the speeches made at the meeüngs of railway companies 
which have been held within the last few weeks, Lord 
Claude Hamilton, the chairman of the Great, Eastern Railway 


"Company, scoffed at the expert opinion, as brought out by the 


extraordinary evidence given at the Metropolitan arbitration, 
dnd this is not surprising. It must necessarily be difficult 
for laymen to differentiate between the professional expert 
whose business it is to give evidence, no matter how scanty 
may be his knowledge of the case, and the expert engineer, 
with practical as well as theoretical knowledge, whose 
experience has taught him never to give an opinion lightly, 
or to lay out a plant which he does not know beforehand to 
be based on deductions drawn from ascertained facts, and 
not merely from theory. 


From the commencement we have taken up the position 
that the handling of long-distance traffic electrically in this 
country is not a thing of the near future, but that elec- 
tricity is bound to be introduced to handle suburban traffic, 
unless the railway companies are willing to confine them- 
selves to handling only the long-distance traffic, and to drop 
the other entirely. | 

The dreams of Mr. Langdon аз regards the advantages of 
operating long-distance lines by electricity, when seriously 
advocated by him as President of the Institution of Elec- 
trical Engineers, have, we fear, helped to retard tlie 
introduction of electricity on our railways. The Midland 
Company, at any rate, has not been stirred to action by him. 
At present it does not intend to do anything with its London 
suburban traffic, and this decision may be wise, but we would 
advise a careful consideration of the use of electricity to 
handle local traffic in such neighbourhoods as Bradford and 
Leeds, 

The suggestion which was seriously made by Mr. Swin- 
burne, now President of the Institution of Electrical 
Engineers, to adopt the series system on our railways, with- 
out due consideration having been given to the practical 
difficulties which would have to be solved before it could be 
adopted, must have gone far to destroy the small amount of 
faith which railway men may still have in electrical engineers. 

The proposal of Messrs. Mordey & Jenkin to carry 
what practically amounts to a central station on each 
motor car, although it may meet with the approval of 
German and Swiss experimenters, is still untried on a com- 
mercial scale, though similar suggestions were made years 
ago by Heilmann and Ward Leonard, and the same idea is 
now being revived by Arnold in the United states. Such 
systems may all be more or less applicable to long-distance 
lines in countries where water-power is plentiful and coal 
scarce, and where a failure or a stoppage of a line for several 
hours would not be serious, but to suggest their adoption to 
operate our suburban traffic round London is dangerous as 
well as ridiculous.  'l'o seriously suggest to one of our 
railway companies to experiment with an untried system on 
congested suburban lines, cannot but cause the directors to 
look askance at electric traction in general, and certain 
electrical engineers in particular. 

It is, however, satisfactory to note that electric traction is 
being considered by our railway companies, as is shown by 
the fact that the chairman of nearly every company has 
dilated at length on it and stated that * progress is being 
watched." One company, the North-Eastern Railway 
Company, has gone so far as to issue a specifica- 
tion, and to ask for tenders to electrify some of the 
suburban lines round Newcastle. That is a step in the 
right direction, and no doubt all our other companies will 
now sit still and watch the experiment, not daring to do 
anything until they can quote a precedent. 

We much regret the manner in which the North-Eastern 
Railway Company has gone to work. It has issued a speci- 
fication, which not only leaves it entirely at the mercy of tke 
contractors and which, under certain conditions, might in 
advance, secure the contract being placed with one particular 
firm, but may cause many other firms to spend a large amount 
of money in preparing their tenders in vain. This specifi- 
cation we have already commented on in another place; it 
practically amounts to a series of questions to be answered 
by the contractors, who are called upon, not onlv to send in 
bids, but to work out all the necessary quantities and do all 
the engineering which those issuing the specification are 
usually supposed to do. 

We trust that in the present case no great harm may be 
done, but under such conditions a failure is quite possible, 
and we regret that a company like the North-Eastern 
should have laid itself open to such serious criticisms. 

It is a curious trait in our national character that whilst 
in some cases we will take any risks in developing new 
undertakings, in others we will not move a step except after 
having watched for years the results obtained in other 
countries. For example, the number of power distribution 
companies is considerable, and every year brings forward new 
schemes, and yet the actual results which will be obtained 
from practical experience are still unknown. The mere 
mention of a tube seemsto fascinate people, not only ourselver, 
but also Americans. Last session gave usan example of two 
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good sound English schemes put forward by existing 
companies, the Central London and the City and South 
London Railway Companies, being thrown out by the Lords' 
Committee, "The same Committee passed an agglomeration 
of lines whose financial success is more than doubtful, 
which belonged to various speculative promoters and were at 
the last moment combined by Mr. Pierpont Morgan. This 
scheme is at present being energetically opposed in the House 
of Commons by another American, Mr. Yerkes, and his 
associates. We owe in great part to Mr. Yerkes the fact 
that our railway companies are at last awakening to the 
neeessity of doing something, although they seem only too 
glad to find any excuse to put off the day of action. In the 
present instance an excuse has been furnished them, and that 
we are sorry to say by electrical engineers themselves. 

Let us examine the situation from the point of view of our 
railway companies and see what reason they allege for 
still holding back. The following are tbe usual reasons 
advanced :— 

1, Experts do not agree as to the system which should be 
adopted. 

2. There is no standard system. 

9. Electric traction for handling heavy trains is still 
experimental. 

4. The existing steam locomotives do very well, and 
the advantages to be gained by the change seem doubtful. 

5. It is better to wait and see what results other com- 
panies obtain from their experiments before doing anything. 

The first statement is unfortunately only too true. We 
have had Messrs, Mordey & Jenkin’s single-phase alternat- 
ing system, which Mr. Huber, of the Maschinenfabrik 
Oerlikon, has independently discovered, and with which he 
is now, we understand, experimenting, with a view to its 
being adopted on some of the Swiss railways. "There is the 
Ganz system as proposed by Mr. Blathy for the Metro- 
politan and District Railways, which was, as we think, 
rightly condemned as unsuitable—a decision foreseen by almost 
all those who had any practical experience in traction work. 
There is the series system suggested by Mr. Swinburne, 
which was experimented with many years ago and proved a 
failure, and which has never been seriously suggested since. 

Then we come to such schemes as that suggested by Mr. 
Behr, which he calls a monorail, although several rails 
are required to support and guide the car. Mr. Behr has 
now а chance of showing what he can do, having secured an 
Act for building such a line between Manchester and 
Liverpool, but instead of demonstrating the feasibility of 
his system, he is now engaged in attempting to secure con- 
cessions for building similar lines elsewhere. 

There is also the suspended line on the * Langen" 
system, as supported by Messrs. Schuckert & Co., in which a 
bridge has to be built all the way from which cars are hung. 

Again we have the so-called electro-pnenmatic system 
suggested by Mr. Arnold in America. This is a single- 
phase system in which the motor runs nearly continuously, 
and the energy not 1equired is stored in the shape of com- 
pressed air. 

Mosi of these systems are experimental and untried, and 
many of them are dangerous. If it were a question of 
transforming our long-distance main lines they might have 
to be considered, but the time to do £o is, in our opinion, too 
far off to make the subject worth seriously discussing. 

As to the second objection advanced, we have always con- 
tended that this is not the case, as the only service which 
should be at present operated electrically is one, say, within 
a circle of from 20 to 30 miles’ radius, 

For such в service wide experience is available, and the 
transformation could be commenced at once, without having 
to adopt any but standard apparatus for generating, 
transmitting, transforming and utilising the electrical energy 
required for operating the trains. There is no engineer 
of any standing who has had practical experience who 
could not lay out such a system, and foretell within a few 
per cent. what the capital outlay would be and what it would 
cost to work. There are also firms of good standing, 
English as well as American, who could and would under- 
take to instal such plant, with a certainty of successfully 
completing it within a given period, and who would be pre- 
pared to guarantee resulta. 

The third contention is ridiculous on the face of it. 


Heavy passenger and goods trains have for years been 
operated electrically on the Baltimore and Ohio Railway. 
The New York, Newhaven and Hertford Railway is operat- 
ing trains on some of its branch lines. Both at Chicago, 
New York and Brooklyn elevated trains having from two 
to six heavy passenger coaches are in constant operation. 
We have in England the Liverpool Overhead, the City and 
South London and the Central London Railway Company. 
The latter carried last year not far from 50 million pas- 
sengers and operates seven-car trains on a 3-minute headway. 

In France there is the Metropolitan Railway of Paris 
and the Paris—Orleans line between the Quai d’Orsay and 
the Orleans station, where all the main line trains, including 
the /rain de lure “Sud Express, are hauled by electric 
locomotives. In Italy we have the Milan Gallarate line of 
the Mediterranean Railway Company, and in Germany the 
Berlin Elevated and Underground Railways. All those 
acquainted with the subject know that there is no difficulty 
in hauling the heaviest trains electrically. 

Those responsible for the third objection are evidently as 
hazy as regards electric traction as the well-meaning folks 
who, by proposing impossible systems, have disconcerted our 
railway managers and their directors, and put off the day of 
electrification. 

After all, the alleged want of standardisation is ne 
reason for inactivity. Railways might just as well not do 
anything because steam locomotives and track construction 
are not standard. Thus some locomotive engineers swear by 
two-cylinder compound, others by three-cylinder, and others, 
again, by four-cylinder compound locomotives, whilst some 
do not believe in compounding at all. Some would have 
nothing but oil fuel, whilst others will not hear of it. 

Permanent way men differ just as much, and the same 
may be said of the methods of operating signals; and 
although the locomotive has been in existence for nearly 100 
years, it is not so long ago that we saw in the Times that 


locomotives were going to be revolutionised, yet railways 


exist and flourish, and no one would object to building a 
steam road because some crank proposed a new locomotire 
or track construction. : 

The fourth excuse is unworthy of any Englishman. If 
we had acted like that in the early days of steam railways, 
we might have been still satisfied with stage coaches, while 
our more adventurous neighbours had the comforts of steam 
propulsion. What would have become of our manufacturing 
supremacy (which we still hold, but will lose unless we alter 
our methods) had our forefathers and the founders of our 
big steamship and railway lines, of our cotton and cloth 
mills, of our steel works and engine works and ship yards: 
been satisfied with their existing methods and not laboured 
after improving them? If our railway companies are 
satisfied with existing methods tbey will soon find that they 
must be prepared to lose all their local and suburban traffic 
and content themselves with their long-distance lines. The 
result of such policy is not difficult to forecast. 

We venture to think then that light railways and tramways 
will grow till the ramifications stretching out from various 
centres meet and make continuous lines of communication 
between some of our important towns. This is exactly 
what has come to pass in the United. States, and railway 
companies have, in many cases, had to pay enormous prices to 
buy up the competing trolley lines, As an example, we may 
mention the district comprised between Liverpool, Preston, 
Bradford, Leeds, Doncaster, Sheffield, Stockport, &c., or the 
districts round Birmingham, Newcastle, Glasgow ; and last, 
but not least, London, between Southend, Tilbury, Romfoid, 
Enfield, Watford, Staines, Epsom, Sevenoaks, Maidstone, 
Chatham, and Gravesend. | 

That tramway competition is serious we have heard frem 
most of the railway companies, and there is no place where 
it will be more serious than round London, where, althcugh 
but few tramways exist at present, the energy and apparently’ 
boundless resources of the London County Council, London 
United Tramways, and the British Electric Traction Com- 
pany will soon cover the land with a network of electric 
tramways. Add to this the various tube lines, either arder 
construction or for which Bills have been granted or applied: 
for, worked in conjunction with the tramway systems, and 
the outlook for our railway companies, if present methods 
are maintained, is far from hopeful. | 
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The question as to what will be gained by railway 
companies if they adopt electric traction to operate their 
suburban lines is one which we have not space to answer 
in fall in this article. We will content ourselves with 
mentioning some of the more obvious advantages. 

The substitution of electricity for steam will enable rail- 


way companies to run trains of a capacity suitable to the . 


loads they have to carry. Thus, in the morning and evening, 
seven or nine-car trains can be run, and at other hours 
either single or three or fout-car trains, as may be considered 
advisable. As the trains will be double-ended, the shunting 
of the locomotives at termini will be done away with, 


~ 


and time, as well as labour and fuel, will thus be economised. 


Electric trains will enable a much greater average speed. to 
be obtained between stations, owing to the greater accelera- 
tion possible, although the maximum speed attained may 
be smaller than that at present attained by steam loco- 
motives. 

We believe that most local trains should stop at all 
stations to pick up and deposit passengers, and that if 
operated electrically, trains would carry passenyers for dis- 
tances of five miles or more, while the electric tram- 
ways would distribute them or carry them for shorter 
distances. 

Examples of this sort are to be seen in Chicago and 
Brooklyn and New York, where as long as the elevated roads 
were operated by steam, the electric tramways which ran 
immediately under them took most of the traffic. Now that 
the elevated roads are all run electrically, they have more 
than regained their traffic, and are, if anything, assisted by 
the electric surface lines, which help to feed them. 

Another great advantage gained, provided the lines are 
not blocked by goods traffic, will be that the greater average 
speeds of the trains will allow a greater number of trains 
to operate with safety, in some cases as many as double the 
present number. 

The increase in average speed of suburban trains will also 
greatly reduce the delays to which many of our main line 
trains are subject on their approach to London, and which 
is 80 disastrous to punctuality. 

The cry of ** Wait and see" has been raised before, and 
has, almost invariably resulted in some advantage to our 
foreign competitors. Thus we waited in the case of electric 
lighting, but more particularly in the application of electricity 
for power and traction purposes, although it is but fair to 
state that the grandmotherly legislation of our Government 
was responsible for some of the delay. We waited till the 
Americans, the Germans, Belgians, and the Swiss had 
developed it, and consequently had developed the necessary 
apparatus as well, so that until quite recently it was im- 
possible to get good apparatus either for traction or power 
purposes in this country, although we are glad to say that 
this condition of affairs no longer exists. 

At the present moment some of the largest contracts have 
gone to foreigners, and even the lighting of the Canadian 
Arch in Whitehall was supplied from Germany. Our great 
railway companies must surely see that, unless they march in 
the van of progress instead of in the rear, and unless they drop 
the short-sighted policy of being satisfied with present anti- 
quated methods, nothing but disaster awaits them. If they 
do not move the time may yet come when they will find 
themselves bought up at scrap value by the Standard Oil 
Company or the United States Steel Company, of America, 
oran Englishman in the pay of Americans. They will then 
be directly responsible for helping to satisfy American 
ambition, already being fostered by our apathy, which is 
to make one Anglo-Saxon race, with the Stars and Stripes as 
the flag, the headquarters on the other side of the Morganatic 
ocean, and an American bossing Westminster. We may be 
asked what should our railways do? Wesbould be the last to 
advise them to act without the most careful investigation, 
but such an investigation should be made and by competent 
outside advisers, who have experience and reputation. Such 
an inquiry would be expensive if properly carried out, as no 
report of any practical value could be made under six months 
or a year, and it would cost a considerable amount of money, 
certainly not less than £1,000 to £1,500. . But what is that 
amount compared to the interests at stake? 

Equipping experimental lines was tried in bygone days on 
the Metropolitan: District Railway, and may have served 


to educate the consulting engineers and to keep the 
shareholders’ mouths shut. On this we have already had 


reason to comment in a previous issue when dealing with 


the Metropolitan District Arbitration. 

Let the railway companies seriously study the question 
with the help of experienced and reliable engineers well 
acquainted with electric traction, and have a scheme of 
operation drawn up in conjunction with their own engineers 
and managers They need not equip the whole system at 
once, but the power plant and transmission lines, &c., should 
be laid out with the idea of eventually operating the whole 
suburban system, Difficulties, perhaps great difficulties, 
will, doubtless, be encountered, but we are convinced that 
experience and knowledge of local conditions, and of what 
pe been done in other countries will eventually solve all of 
them. : : 

It is our firm conviction, as we have stated before, that 
owing to the conditions that obtain, our railways, especially 
round London, Liverpool, Manchester, Birmingham, 
Glasgow, Newcastle, &c., will have to operate their suburban 
service electrically, but not so as to interfere with their main 
lines which will, for many years, continue to be worked by 
steam locomotives. The sooner our railway authorities 
grasp the necessity of this, and get to work, the better it 
will be for them in the end as well as for the general 
public. One of the best solutions of the overcrowding of 
population is to be found in the building of electric tram- 
ways and the electrification of our suburban lines, which 
will enable the workmen to live outside London. 

Let the railways stop flirting with electric traction and 
take it up in earnest and follow the example set them by 
Mr. Charles T. Yerkes, whose unceasing energy we cannot 
but admire. They need not be afraid; they are not 
dealing with any experimental machinery. Let them get 
the advice of experienced men who will help them to adapt 
existing types of machinery to their requirements, and who 
will watch the contractors, and see that nothing but the 
most suitable plant is installed in the way most advan- 
tageous to the railway companies. Thus they need not 
fear to make an immediate start, instead of doing nothing 
as at present, and excusing themselves for their inaction 
on the ground of the impossible suggestions proposed by 
experts and theoriste. 


SOUTH SHIELDS ELECTRICITY 
| ACCOUNTS. 


Stick publishing the letter of Mr. J. Н. Cawthra, chief engineer of 
ihe above borough's electrieal department, we have further 
investigated the accounts of the undertaking, and the Parliamentary 
return of municipal corporations (reproductive undertakings), 
issued by the Local Government Board, March 6th, 1899. 

‘The account for the year ending March 31st, 1898, rendered by 
the Corporation on the Board of Trade model form, appears to 
cover the transactions from the commencement of the undertaking, 
and includes interest and sinking fund for two years and five 
months, and only one year and seven months’ revenue. In this 
account, there is a credit balance of £144 1s. carried to net revenue 
account, and this appears in the Parliamentary return referred 
to above, in column 11, as £145, “ Average Annual Net Profit ! " 


In the same balance-sheet the net revenue account is 


balanced by the above amount кез *. £144 1 0 
And contributed by General District Rate. .. 2,402 1 9 
: | £2,546 2 9 
The items thus covered being: 
Balance from last account . £725 18 1 
Interest, accrued to date ... 898 16 11 
Binking fund sai vex. wee 799 15 2 
5 » àcorued to date 121 12 7 
£2,546 2 9 


It will be seen from the above statement that instead of a protit 
of £144. 1s. Od. or £145, as published in the Parliamen return, 
there was a hidden derici псу in the statement rendered. by the 
Corporation to the Local Government Board of 42,402 18, 9d., 
which fully just еа the paragraph in the Local Government Cron icle 
which Mr. Cawthra calls absolutely false." : 


1 
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We leave this part of the case to be settled between the Corpora- 
tion and the Local Government Board, merely remarking that such 
gross misstatements render the evidence of protitable trading by the 
municipalities valueless. 

In addition to the form of accounts supplied to the public, the 
Corporation appears to publiah a yearly abstract of accounts, and in 
that for the year in question ending March 31st, 1898, the following 
items appear on page 77 :— 

Deficit as at March 31st, 1897 sk .. £2,272 0 9 
Add deficit for year to date as per net 


revenue account. - 1,676 3 8 
£3,948 4 5 
Luss | 
Amount contributed by District 
Fund as at March 31st, 1897 21,546 2 З 
Year ending March 31st, 1898, 
as per net revenue account 
(page 69)  ... i *. 2,402 1 9 
осе £3,948 4 5 


Ín the next accounts—for the year ending March 31st, 1899—no 
mention is made of the previous payments out of the rates—but a 
further sum of £1,165 19s. appears in the net revenue a&ccount as 
"amount contributed by general district rate ’—and a balance of 
£384 4s. 4d. is carried forward which nearly corresponds with a 
balance due to the borough treasarer of £352 18. on revenue account. 

The accounts for the year ending March 31st, 1900, show a small 
balance on net revenue account of £210 173 d., and no mention 
whatever of the previous deficiencies. 

The accounts for the year ending March 31st, 1901, show a credit 
balance of £1,678 11s. 2d. on net revenue account, and again no 
mention of any previous deficiencies. 

On November 13th, 1901,an article upon the South Shields accounts 
appeared in Electrical Investments, which showed that from the 
commencement of the undertaking to the date of the then last 
published accounts (March 31st, 1901), £5,114 38. 5d. had been paid 
out of the rates to cover deficiencies, against which a surplus of 
£1,889 8s. 8d. reduced that sum to £3,224 143. 0d. 

The last account (March 31st, 1902), appears to show a surplus 
of £594, which would reduce the deficiency by that amount. The 
Corporation has also published this year—in tabular form—a 
statement of the contributions from the rates and deficits from 
the commencement of the undertaking ; therefore the information 
is at last forthcoming to those who are entitled to obtain it, which 
ought to have been shown regularly in the annual accounts made 
out on the Board of Trade form. 

But the admitted deficiency in the trading is of far less import- 
ance than the omission of all provision for depreciation, ant iquation, 
and renewal of plant, for which the sinking fund cannot be legally 
applied, being ear-marked for payment only of the original cost of 
the buildings and plant. , 

Mr. Cawthra treats this matter with a sublime contempt; he says 
it is too absurd to give the statement a moment's consideration. 

Mr. Cawthra probably knows more about electrical apparatus 
than accountancy, and perhaps he exercises a wise discretion in not 
attempting to defend an untenable position; but meanwhile he 
might study with protit the municipal electricity accounts of the 
Glasgow, Aberdeen, Bristol, and other corporations, who recognise 
the soundness of viding a special fund to meet these obvious 
contingencies. e Glasgow accounts for the current year are 
before us, and we find that £11,430 16s. 3d. is applied for this 
purpose, the committee stating that as the surplus at their disposal 
is “ insufficient to provide for a general depreciation of the whole 
capital of the undertaking,” they apply it so far as it will go to six 
special cases. 

Mr. Cawthra will find that this is altogether apart from the 
sinking fund, which cannot form under any circumstances a 
depreciation fund, which, if not provided out of revenue, must be 
found by fresh loars. 

In the case of South Shields, the depreciation amounts, at 3 per 
cent. upon the capital expenditure, to £13,569, which represents an 
addition to the losses already shown in the accounts. 

The amount is calculated as follows :— 


1896 to 1902— £21,290 at 3 per cent. for 6 years — 43,828 0 0 
1897 ээ 13,954 99 97 5 ” 2,090 0 0 
1898 б 17,233 "m ii 4 , 2,068 0 0 
1899 i, 29,988 T ‘ss 3 5„ 2,697 0 0 
1900 » 39,601 Pa yi 2. 3 2,388 0 0 
1901 » . 16,622 » is E o 498 0 0 

, | £19,569 0 0 

DB 


NEW PATENTS, 1902. 


Compiled expressly for this journal by W. P. THompton & Co., Electrical Patent 
Agents, 822, High Holborn, London, W.C., and at Liverpool, to whom all 
inquiries should be addressed. Ж | 


, — 7 


17.196. “Improvements in electrice} resistance devices specially applicable 
to День heaters." L. M. WATERHOUSE. August 5th. idi dn: 


17,202. "Improvements in holders for the commutator brushes of dynamo 
and other electric machines." Е. Т. Wxipaw and F. L, Banway. August 5th. 
(Complete.) 


17,2220. “ Improvements relating ie. electric: reil ways,“ H. H. Lare. 
(General Electric Company, United States.) August БВ. (Complete.) 

17.222. Improvements in electric cranes, winohes and the like." F. W. 8. 
SToKEs. August 5th. 


17.253. Water-proof, acid-resisting and electrically non-condueting glove." 
F. ECKERT. August 5th. (Complete.) 


17,260. “Improvements relating to electric lighting and to the apparatus 


thesefor.” H. McGirLivmíay,. August Sth. Complete.) 


17,271. * Improvements in and relating to guards for electric tramway cars 
and the like.” Т. F. Kunxrarw. August oth. | 

17,824, “ Improvements in and relating to electrical bonds between rails or 
like conductors.” J. C. Ери. (M. M. Wood, United States.) August б. 
(Complefe.) 

17,949. “ An appliance for use on electrio cars, and otber electrie traction.” 
J. W. Mazunxa. August fth. 

17,880. “ An hnprovement in the electro-magnetic treatment of ores, slimes 
snd thé like, for separating their oanstituents.“ C. LEUSCHNBE. August Tth. 
<Complete.) 

17,394. “Improvements in dynamo-electrie machines. H. H. Laxr, 
(Genetal Electric Company, United States.) August Ith. 

17,885. “ Improvements in means for regulating electrio cireaite.” Н.Н. 
Laxe. (General Electric Company, United States.) August ЛА. 


17,886. "'Improvementa relating to electric condensers.” H. H. Larr. 
(General Electric Company, United States.) August 7th.. 

17,887. '*An improved combined carton cutter and sorew-driver for electric 
arc lamps.” Н. H. Lake. (Seneral Eleotrie Company, United States.) 
August 7th. | - 

17,388. < Improvements in systems of electrical distribution.” H. Н. Laxz. 
(General Electric Company, United States.) August 7th. 

17,389, * Improvements in and relating to the insulation of high potential 
electrical apparatus." Н. H. Laxe. (General Electric Company, United 
States.) August "th. 

17,390. "Improvements relating to clamps for trolley wires.“ H. H. LAKE. 
(General Electric Company, United States.) August 7th. 

17.892. Improve ments in electric incandescent lamps.” G. HOOKHAM, 
August ſth. 

17.398. Improved receiver for use in wireless telegraphy and telephony." 
La COMPAGNI} FRANCAISE DES TELEGHRABRHES ET TELEPWYNPS SANB FIL, August 
th. (Date applied for under Patents Act, 1901; February dh, 1502, being date 
of application in France.) (Complete.) 


17.406. “Improvements in or relating to carbons for electric arc lamps." 
A. BLoNDEL. August 7th. 


_ 17,419. “Improvements in recording mechanism for electric and other 
instruments." W. Тномхом. (Baron Kelvin of Largs.) August 8th. 

17.431. “Improved liquid cement for patching cycle and motor tyres, 
insulating electric wires, and the like." E. BLUNDELL., August 8th. (Complete.), 


17,447. * Improvements in coin-freed mechanism in locks for fastening doors. 
Of lavatories, bath rooms, telephone boxes, and tbe like," W. J. WILSON.. 
August н. 

17.487. “Ап arc lamp with alteymating currents." G. PATROUILLEAU and 
A. R. MN DON. August 8th. 

17,440. “ The improved ' King of Lights,’ applicable for oil, gas, electricity.“ 
J. L. Bend SS. August th. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Specifications may beobtained of Messrs. W. P. Tbompson 
and Co., 322, High Holborn, W. C., and at Liverpool, price, post жеө, 9d. 
(in stamps). i 


11,008. *'imprevemenis ia party Hae telegraph and telephone systeme." L. Core- 
botani and C. Moradelll. Dated June tb, 1508 Relates to party line systems 
in which any subscriber on any party line oan send a call and cut out all the 
other instruments on that party line, and also on the party line o£ the called 
subscriber, except those of the subscriber wanted. The latter form is described 
in reference to calling from an exchange. 4 claims. 


11,818. “An instrument fer measuring retary 11010 currents.” Siemens Bros. 
amd Co. Dated June 29th, 1900. Relates to energy meters for three-phase 
alternating currents. Work is measured by the difference between the indios- 
tions of two induotion meters, one of which has two opposite megnetic flelda 
proportional to the currents in two mains, co-operating with two fields pro- 
portiona! to, but in quadrature with, the pressure between the mains, while the 
other meter similarly has fields proportional to the current in the mains, aud 
the pressure between the mains. The quadrature relation in each meter is 
obtained by an inductance in series with a quadilateral arrangement of the 
two pressure field coils and two non-inductive resistances, bridged by a third 
non-inductive resistance, as described in Specification No. 18,981, д.р. 1899. £t 
the resistances of the two meters are adjusted so that their constants are equal, 
they may have a common spindle and be direct reading; adjustment to «quadra. 
ture ia obtained by varying the bridging resistances. 8 claims. 


11,024. ‘“‘Imprevements in tol awd оррагабиз enn, therewith.” 
A. Bull. Dated June 29th, 1900. lates to a system of multiplex telegraphy 
for use either with or without wires, and applicable for use with Hughes’ 
printing telegraphy apparatus. The system is based on the principle of 
repeating each contact & given number of times, tbe series containing a 

articular number of time intervals for each particular station. One methot 
is described for two stations in which the dot is repeated four times. 4 clajms. 


11,838. *' in olootrio penal controlling apparatus.” . B, Nui. 
Dated June ?9th, 1900. Relates to improvements on the electo-pneu coL- 
troling apparatus described in Specification No. 4,827, a.p. 1699, for e oally- 
propelled vehicles or trains. A new form of governing devige and conpections 
are used to effect a synchronous and antomatic step-by-step movement of the 
controllers; the operations are rendered more automatic, and eeríain safety 
devices are described. 10 claims. 


11,848. "improvements 


ia eleetrio sw commute and other 
Geuviees fer preventing sparking.” J Dai 


„ V. Dean. une лр, 1900. 
In order to minimise хране in connection with ewitches, utators, &c., 
the appliance is formed with a space or receptacle whiob is filed with mercury. 


8 claims. 


11,882. ''imprevemoents in er rela spurns oe 
points er junctions of eere rani te are тшш travelling а 
are Ales applicable fer actuating the employed on raliways and the like, ant 
apparatus therefor 


lid, and is secured to the rails by brackets. The studs, &o., for the pulleys are 
attached to, or cast in one with, the box. 9 claims. 
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ENGLISH AND AMERICAN ENGINES 
FOR THE GLASGOW TRAMWAYS. 


4 


À FEW weeks ago there appeared in the advertisement pages 
of certain American journals a highly laudatory account of 
the Allis engines in the Glasgow tramway power station, 
The advertisement was inserted by the Allis Company, of 
Milwaukee, who made the engines, and was in the form of a 
letter said to have been written to the Allis Company by a 
London consulting engineer, Mr. H. F. Parshall. His name 
was attached to the letter, and we have no reason to doubt 
its authenticity. American journals greedily seized on 
this as an opportunity to praise American steam engines, 
and commented on it in a way that would convey to the 
ordinary reader that Mr. Parshall was an English engineer 
so proud of these American engines that he must needs 
go out of his profitable way to write this letter to the 
American engine-makers. Most of our readers, of course, 
know that Mr. Parshall is not an Englishman, but is an 
American engineer who was engaged by the Glasgow 
Corporation to do the best he could for his clients, 
and that he recommended them to order the four 
big engines from Messrs, Allis at a cost of some 
£20,000 above the price offered by Messrs. Hick, 
Hargreaves & Co., of Bolton [ELEc. Rev., August 25th, 
1899, p. 331]. | 

This advice was subsequently modified ; but Mr. 
Parshali succeeded in inducing the Corporation to buy 
four clumsy over-heavy engines made on plans that 
were practicily “Allis” all over. (See ELECTRICAL 
Review, September Ist, 1899, p. 344.) We thought 
then, and we tbink still, that these engines were 
designed under that now exploded bogey of terrible stress, 
which for so long was used by Americans as a stalking 
horse to get orders for American engines, supposed to be 
designed to meet such awful stresses, but in reality in no 
way superior to engines of English design. The hubbub 
raised about the whole business at the time had such effect, 
that, since that period, excepting under more or less similar 
American influences, no large engines, and but few small 
ones, have come from America to this country. The final 
upshot at Glasgow was that two of the engines were allotted 
to Messrs. Musgrave, of Bolton, to build, and two wcnt to 
the Allis Company, of America. 

We do not know how many large engines had previously been 
built by Messrs. Musgrave, but Messrs, Hick, Hargreaves 
and Co. had built much larger engines for India; after all, the 
Glasgow engines were only of 4,000 H.P. 

The current number of Engineering, a so-called 
English journal of ultra-trans-Atlantic views, publishes 
an account of the trials made by Prof. Barr of the 
whole of the Glasgow enginea, Onur contemporary’s article 
is really a piece of special pleading for Mr. Parshall and 
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the Allis engines, and draws particular attention to the 
mechanical efficiency of the Allis engine, which is said to 


have been found by Prof. Barr to be 96 per cent., or 


R. H. P. 


ao = 0:96. We quite agree with our contemporary 


that this is © extraordinary," and we can smile at our con- 
temporary's bolstering up of the closely inferential method 
adopted by Prof. Barr to find the k. H. P., and the elementary 
explanation of the methods to be followed in order to 
"infer." The steam consumption was 12:2 lbs. per B. H. P. 
hour [? r.H.P.-hour], and we again agree that it was a 
* really marvellous performance " for the class of engine. 


The overall efficiency of the same engines and generators; 


E. H. . 


iip as found to be 92 per cent. 


whole value of this efficiency test is based upon the ratio of 
E. H. P. to I. H. P., from which the ratio of B. H.P. to I. H. P. may 
be deduced. There is little probability of serious error having 
been made in the measurement of the 1. H. P., but this is far 
from true of the k. H. p. The alternators generate three- 
phase current at 6, 500 volts; how were the current and 
pressure measured, and above all, how was the power factor 
ascerlained ? Any inaccuracy in the latter measurement— 
never an easy one—will be reflected in the efficiency ratio. 

Our contemporary has a good swallow, but unfortunately 
goes to the trouble in this article to refer twice to certain 
preliminary difficulties with the Musgrave engines, and 
makes absolutely no reference to the more serious prelimi- 
nary troubles of the American engines. 
the mechanical efficiency of the English engines to be 96 
and 97 per cent., also, we presume, by the inferential 
method. At part load they are said to have used 13:4 and 
18:2 lbs. of steam per I. H. P.-hour, the power being 3,500 
and 3,840 H.P. We are not told the power at which the 
American engines showed the really marvellous ” 12:2 lbs. 
The over-all efficiency of the seta was 93 per cent. 


If Prof. Barr's figures of mechanical efficiency are pro- 
portionately wrong in each case, for we certainly do поё 
consider them to be correct for either the English or the 
American engines, then he has shown that an American 
firm, building engines to its own designs, has been beaten 
by an English firm which has been called on to build to a 
design not its own. The English firm has built an 
American engine better than the Americans, in fact. 

Our contemporary now says that in 1899 it expressed 
the opinion that * perfectly satisfactory engines could be 
obtained in this country, but that it was foolish to disregard 
the teachings of American experience." This inconsistent state- 
ment carries its own refutation. The teachings of American 
experience are, inler alia, that the American practice of putting 
fly-wheels and generators at opposite ends of the crank- 
shaft is bad. That excessive shaft diameters are em- 
ployed is simply a relic of the bad practice of Americans 
as above. They drop the wrong position of the fly-wheel, 
but cling fast to the huge shaft rendered neceseary by that 
error. Does our contemporary wish to see the bored crosshead- 
guide repeated in large engines ? 
which we prefer to see confined to its place in small engines. 
The best our contemporary can say of the Musgrave engines 
is that they * have been demonstrated to be better than the 
guarantee.” The natural inference to be gathered is that, like 


Be it noted that the . 


Prof. Barr finds - 


It is one of those details 


the family dunce, they have scraped through with difficulty a 
task easily taken with flying colours by the American genits. 
The English engines had no more preliminary difficulties 
than the American. They are distinctly better engines, 
notably in respect of framing and guides. We cannot doubt 
that in a few years they will show that their cylinders are 
harder by far than those of the Americans. 


We are not given details of the tests or loads. Our con- 
temporary's article is, as we state above, simply special 
pleading for the American engine builders, and it ought to 
have appeared in the advertisement columns, It is time 
that British manufacturers roused themselves to more closely 
consider the methods by which foreign trade is pushed in this 
country. It appears that the criticism of ourselves by our- 
selves is worked up by Americans so as to help American 
trade, and it must be said that if American interests 
are to be helped, no statement is too bad to pub- 
lish about British goods, for the American idea of 
business and of commerce generally is entirely contrary to 
that held here. The English idea has been that the pros- 
perity of one nation is for the good of all. The American 
idea is that American prosperity demands that all others 
should be destroyed. It is a false idea, false economically as 
well as morally. The whole business of these Glasgow engines 
has been unfairly treated by the American press, from the very 
first, when it was so boldly proclaimed that British builders 
could not build engines for traction work, down to the 
present time when such a letter. as that purporting to 
be written by Mr. Parshall is published broadcast in 
America, with no hint of any kind that Mr. Parshall is an 
American. 

Prof. Barr is said to have reported adversely on the smaller 
engines of Glasgow make, by Messrs. Duncan Stewart & Co. 


Of the few figures given we would point out that a com- 


bined efficiency of 88°3 and 88:5 per cent. and a steam con- 
sumption of 15:2 and 1:8 lbs. per B. H. P.-hour are all very 
much more credible and likely figures for the large engines 
also, no matter what their nationality. Granting that each 
engine was run at its economical steady load, the figures 
published cannot be accepted unless for the Stewart 
engines. They bear prima facie evidence of some overlooked 
error. 

Will any practical steam engineer agree that a three- 
cylinder compound engine can be expected to give such 
results as we are asked. to accept from these Glasgow 
engines ? - 


lf the coefficient of fricticn of a good bearing be taken 


as 0°05, the friction of the bearings that carry the 


220,000 lbs. fly-wheel of the Glasgow engines works out at 
209 H.P., the speed being 75 revolutions per minute. 


At 3,840 H.P. this amounts to 55 per cent. Thus this 
one bearing alone would reduce the mechanical efficiency of 
the engine to 94} per cent. Butthere remain the bearings 
of the three cranks, with the friction due to the steam load 
on their respective pistons. There are three crank-pins with 


a very high velocity of rubbing, three crosshead pins and 


three crosshead guides with a rubbing velocity greater than 
the fly-wheel bearing. There is also the friction due to the 
weight of the armature. The friction of three pistons, the 
clamping effect of the glands and packing on the piston rods, 
the friction of 12, by no means small, Corliss valves and 
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gear and the large eccentrics. The total friction will 
probably be much in excess of that due to the fly-wheel. 
Granting an abnormally low ccefficient of friction, we can- 
not кее how Prof. Barr can put forth a mechanical efficiency 
of 97 per cent. It is preposterous to ask engineers to accept 
such a figure. Even were the coefficient of friction allowed 
to be only 0 01, the one bearing would account for 1:1 per 
cent., and there would still be all the others enumerated. 
The question may be asked, has Prof. Barr taken diagrams 
from these engines and shown that unloeded they turn round 
with a friction diagram of 115 L. H. P., because even 
this figure, which is imperative, may be considerably 
increased under load? We are atked to believe 
that the mechanical ¢fficiency of the engines was greater 
than the efficiency of the generator, and are told that no 
reasonable person will doubt the engine efficiency to have 
been 96 per cent. This is followed by the still higher claim 
of 97 per cent. for the other engines. | 

Ever sincethe Glasgow station was set to work, American 
papers have had frequent references to the euper-excellence 
of the American engines, and the absolutely contemptib!e 
meanness of the English engines. We have seen nothing to 
the contrary in any American paper, excepting only the 
Amerwan Machinist which admitted a letter from a Swiss 
steam engineer strongly animadverting on the gross unfair- 
ness of the American paper or papers, and expressing his 
opinion very much to the contrary in respect of the 
excellence of Messrs. Musgrave’s engines. Seeing the latest 
phase of the question, and the manncr in which Mr. 
Parshall’s letter has been treated—a letter which says nothing 
of the Musgrave engines—we think it desirable to lay open 
the whole matter, so that corporation officials and others may 
at least have their eyes open before they consent to pay 20 
per cent. extra for engines of poorer quality than can be 
had from home makers, | 

In conclusion, we may add that it is strange that, while 
the details of the tests will not be available to the public 
until they have been approved by the Corporation in 
September, they have in some way become known, wholly or 
partially, to our contemporary, and are being used in a sense 
hostile to British interests. 
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Batteries for Gun Sights. — The need of a small battery 
which would be capable of giving a steady current for two or three 
hours at a time and would not require much attention, is perhaps 
nowhere more felt than in the Navy where modifications of the 
Leclanché are in genera] use. This applies more especially to the 
gun eights used at night time when all lights are obscured —small 
pes lamps which shine on tiny reflectors so made as to show a little 


. point of light on the fcresight and a bar on the back sight. The 


present batteries consist of three large sized agglomerate cells placed 
10 à convenient position near the gun, where a resistar ce switch can be 
adjusted to keep the sight at a fairly uniform degree of brilliancy. 
These batteries are well designed, and are kept in watertight boxes 
to protect them from rain and sea water, bat there is naturally a 
good deal of room for improvement in the matter of giving current 
for long periods. In an attack by a flotilla of destroyers or torpedo 
boats, the guns have to be manned for the greater part of the night, 
and these little lamps are used for adjustiog the distance on the 
sighting column ; the guns must be ready at once on any suspicious 
shadow appearing, and a good deal of precious time may easily be 
wasted at the switch, fumbling about and trying to get the sights 
Properly illuminated. The present batteries consist of an ebonite 
container of cylindrical form with a rod of carbon having six 
grooves in it for the reception of agglomerate rods which are held in 
Place by rubber bands and wrapped round with coarse ing. 
The zinc element, encloses the whole, and the top is sealed with 
Pitch composition. 


SIGNALLING FOR RAILWAY TUNNEL 
WORKING. 


PROBABLY no class of railway accident is во terrifying to 
passengers, even when of a trivial character, as those which 
cccur in tunnels. The liability to panic which is present at 
all railway accidents is greatly enhanced under such circum- 
stances by the darkness, the difficulty of exercising control 
over the passengers, the uncertainty of location and direction, 
and the fear of further disaster from trains travelling in the 
opposite direction. Such accidents are, fortunately, very 
rare under the stringent arrangements for working traffic 
through tunnels, but the possibilities are undoubtedly present, 
and when such accidents occur the difficulties attendant upon 
accidents in the open are greatly accentuated. The necessity 
for some means of communication between the train staff 
and signalmen controlling the entrance of trains into the 
tunnels in such cases is evident, but there are not many 
cases in this country where such provision is made, Exception 
must be made for the arrangements in force in connection 
with the working of the Totley and Cowburn tunnels on the 
Dore and Chinley line of the Midland Railway, where a 
special wire is run on the up side of the line which, when 
broken, causes bells to ring in the cabins at each end of the 
tunnel, and warns the signalmen of occurrences necessitating 
the blocking of the lines. The company's servants 
accompanying trains which from any such cause come to а 
stand in one of the tunnels named, or the platelayers if they 
observe any defect rendering the tunnel unsafe for traffic, 
have instructions to break the wire, and put the signalling 
arrangements into operation, 

Such an arrangement, however, can only be completely 
effective if the signalmen have control of all trains at, the 
precise moment such a signal is received. If trains are 
passing through the tunnel in opposite directions at the 
same time, and a serious accident involving the fouling of 
both lines of rail occurs to one before the trains meet, the 
signalling arrangements are not likely to be effective since 
they are given to the signalmen only, and che conditions are 
such as require the notice to be given direct to the driver of 
the train which is approaching the obstruction. 

The Electrical Review, of New York, of J uly 19th, con- 
tains an interesting description of special arrangements re- 
cently made in the Bergen Tunnel, Jersey City, of the Erie 
Railroad, to meet, the conditions alluded to, and to provide 
direct intimation of danger to the drivers of trains in the 
tunnel, as well as to the signal operators at each end. 
Briefly stuted, the arrangements comprise the provision of 
special signalling circuits on each side of the tunnel through- 
out its entire length, which control automatically the opera- 
tion of а number of & c.p. ruby coloured incandescent 
lamps spaced at equal distances throughout the tunnel and 
on both sides, The lighting of these lamps is to be construed 
аз a danger signal by drivers passing through the tunnel, 
and they are required to act accordingly. 

The incandescent lamps, of which 92 are placed on 
each side of the tunnel, are fixed at distances of about 
50 ft. apart, and are arranged in four Separate circuits, 
Two of these circuits—one on each side of the tunnel and 
passing half way through it—are operated from the east 
end of the tunnel, and two similar circuits are operated from 
the west end. The lamps are operated by means of Storage 
batteries placed at each end of the tunnel. Each battery 
consists of 100 Willard 100 ampere-hour cells, and the 
charging is done at the east end of the tunnel from a 1,500- 
volt, 9 6-ampere Brush arc lamp circuit lighting the yarde 
at Jersey City, and at the west end from the city circuits at 
900 volts, the current being reduced to 10 amperes to suit 
the celle. Full control of the circuits for charging, &c., is 
given at each end by means of a switchboard on which all 
necessary apparatus is mounted, and should а signal be 
received from the tunnel during charging, automatic appa- 
ratus provided cuts off the supply and puts the cells on the 
tunnel circuits, so that the high pressures used for charging 
are not applied to the lamp circuits. The switchboard 
apparatus also enables the signalmen to directly control the 
operation of the lamps after a signal has been received, and 
means for testing the circuits, &c., are also provided. 

The signalling circuits, of which there are two, are 
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entirely separate from the lighting circuite, and are metallic 
throughout. Each circuit runs from cabin to cabin, and 
the return wire of each is on the opposite side of the tunnel 
to the outgoing wire. These circuits are always closed, and 
are each operated by 30 gravity cells placed in the signal 
cabins. On the switchboard at each cabin are fixed two 
electro-magnetic switches, which, when released, connect the 
cells to the tunnel circuits. The coils of the auto-switches 
form part of the respective signalling circuits, and the 
switches are maintained in the off position by the currents 
in the signalling circuits, Hence a disconnection of either 
of the signalling circuits releases the electro-magnetic switch 
at each end of the tunnel, and puts all the lamps into use. 
Sach disconnection may be made by means of plug switches 
inserted in the signalling circuits for the purpose at about 
200 feet apart, and on both sides of the tunnel, or it may 
result from the mechanical severance of the signalling wires 
by the wreck of a train in the tunnel. In the latter case 
damage would probably occur to the lighting circuits as well, 
but only one of the four circuits would be affected, leaving 
138 lamps to give warning to approaching trains. 


and local currente through the two seta of windings of the 
relay, it being here supposed—-but certainly only for the sake 
of simplicity—that both windings are equal in all respects, 
whence the respective current strengths may be considered 
proportional to the magnetic actions and as representing the 
same. 

Fig. 3 represente the curve of arrival for a current sent by 
station A through the cable and the line winding of the relay, 
corresponding to the thick line, fig. 5. 

Fig. 4, P represents the curve of arrival for the 
local or auxiliary current sent by the relay through p, fig. 1, 
and the local winding, corresponding to the thin line, fig. 5. 

In fig. 5 the straight lines, M and N, on both sides of the 
zero line, 7 7, indicate the current strength, 4, just required 
to counterbalance the natural magnetic attraction between 
the armature and the poles of the electro-magneta. 

The thick undulatory line shows current waves produced 
by currents when a series of dots succeeded by two dashes, 
or one dash and a dot, are sent through the cable. The 
thin undulatory line represents the corresponding curves for 
the vibrating local current, but here it must be understood 
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The whole of the arrangements seem to be very complete, 
and show the minuteness with which railway signalling is 
being studied in the States, and the lengths which some of 
the railways sre prepared to go in order to ensure the safety 
of their traffic. It requires but & very cursory examination 
to ascertain that the installation, whilst favoured with 
facilities at hand for charging purposes, must have been 
somewhat costly, and it is to be hoped that ** the satisfaction 
that the Erie Company can take in thus safeguarding ita 
service, will compensate for the expenditure involved,” and 
that the example thus set will be followed by other com- 
panies, not necessarily, however, on the same lines, but with 
a similar object. 


VIBRATING CABLE RELAY. 
By K. GULSTAD. 


(Concluded from page 295.) 


In order to be able to utilise the properties of the vibrating 
relay, something more, however, is required of the local 
current than to make the tongue vibrate at a certain rate. 
This would, namely, neither guarantee that dash-signals sent 
to the relay would properly control the vibrations, nor that the 
latter would, for instance, prevent the dashes sent through 
line L, from running together. 

Accordingly, as hinted in connection with the ideal relay, 


not only must the rate of vibration be O. K.,“ but, when- - 


ever the tongue is retained at one of the contact-stops by 
positive or negative cable dashes, the rate of increase of the 
local current with time must also be a proper one, an 
correspond to the increase of the cable current. 
Figs. 3, 4, and 5 are intended to make this clear by 
illustrating the interference between the actions of the cable 


that the direction of the local current action on the same side 
of zero line, is always opposite to the action of the cable 
current, z.¢., if the magnetism due to the cable current is taken 
positive above zero line, the magnetism developed by the 
auxiliary current above the same line will be negative, and 
vice versa. 

The ordinates of the said curves give the respective and 
relative current strengths at the same time, the latter 
being reckoned as abscissa: along the zero line, say from o. 

The left side of fig. 5 illustrates the interference between 
the two opposite currents, and the relative positions which 
the cable dots and the local current dota (vibrations) may be 
supposed to occupy. The armature of the relay would then be 
reversed at times /, /, /4, i.e., when the difference between 
ordinates equals а. This does not happen at the next equal 
time interval, „, because here the dash emitted from the sending 
station has caused the current to increase, thereby prevent- 
ing the reversal. On the other hand, the tongue of the 
relay now resting for a longer period at the copper contact, 
will also allow the local current strength to increase in due 
manner as indicated by curve p p, viz., both currents increase 
simultaneously. 

When thedash is completed at the sending station, the curve 


of arrival wilt decrease, while this does not affect the curve 


of the local current until time 16, when the armature will be 
suddenly reversed, thereby also reversing the action of the 
local current, and во on, as shown in figure, the times of 
reversal being , % In case the first cable dash-signal was 
succeeded by a dot, the two curves would fall off as dotted lines 
U, u, time of reversal being 63. | 

The result of this mutual action or interference between 
the two currents mentioned, appears from signals marked 
A, B, € (fig. 5), the time periods to be reckoned from o. 

A shows transmitter signals sent from station А, fig. 1. 
These signals would, of course, be somewhat in advance of 
the corresponding current waves through the relay windings. 


p shows the only possible distorted signal produced at tl je 
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relay station by these transmitter signals, the auxiliary 
current not being switched on. | 

c shows the signals transferred by the relay when the 
auxiliary current is switched on and currente interfere. 
When the first cable dash is followed by a dot, the third 
marking signal will cease at A. 

Having now demonstrated how the said interference may 
change the distorted signals into correct ones, the question 
arises how to produce a proper curve of arrival, fig. 4. 
As already alluded to above,a curve that causes proper 
vibrations is not sufficient. For instance a curve of 
shape Q in fig. 4, which up to time /,, corresponds very 
nearly to the local current wave in fig. 5, but which after 
that time rises quicker than the original curve p p, as shown 
by q q, would cause the armature to be reversed at /,, i. e., 
the dash signal as signified at c, would be far too short 
(up to 1) or more likely be broken in two. In the same 
way curves similar to P, fig. 4, but less increasing for the 
latter part, would cither produce dashes too long, or make 
them run into each other. 

Generally speaking, to attain the rate of dots wanted, the 
essential thing required is that the current through the local 
circuit after a fixed short period should be of a certain 
strength, a condition which may be fulfilled by any number 
of curves by altering the relation between resistance and 
capacity in the local circuit, fig. 1. Omitting here for the 
sake of simplicity the condenser m, and the resistance л, the 


same number of vibrations per second may, for instance, be 


produced by increasing r and p, while at the same time 
diminishing capacity а, or vice versa, but only one of the 
corresponding curves, fig. 4, will be best fitted for producing 
the proper dashes, because the current strengths, although 
equal after a certain period (defined by the rate of dots) 
will vary whenever this period is surpasscd. 

Considering, further, that the latter part of the arrival curve, 
fig. 4, is dependent more on the resistance in circuit, than 
проп capacity, it will be easily understood that the required 
curve may be found simply by observing the signals pro- 
duced by the relay. As a principal rule, I may mention 
that dashes appearing too short or too long would require 
respectively more or lers resistance, for instance, in p, fig. 1, the 
capacity at the same time being reduced or increased. 
Instead of altering the capacity, the same object may be 
attained by changing the position of condenser a, fig. 1, in 
respect to resistances on both sides of it, &c. 

Quite another but rather limited way in which to secure 
proper relay signals would be to vary curve fig. 3 instead of 
curve fig. 4, viz., to bring the cable current into conformity 
to the requirements by altering the condenser c and the shunt s, 
fig. 1. As to fig. 5, I may mention that no regard has 
been taken here to any condenser action upon the cable 
current, | | 

Without going into details, the above may suffice to show 
that certain rules may be given as to the modus operands for 
regulating the action of the relay, the rules being based upon 
the behaviour and qualities of circuits containing shunted 
condensers. Some few mathematical calculations regarding 
this subject are given in the Appendix. mE 

On the other hand, the very operation of regulating is well 


adapted to demonstrate the influence of alterations in the 


circuit, sometimes in a most convincing manner, where 
ordinary cable signalling instruments would show no such 
effecta, 


consideration to the use of the vibrating relay iu practice, 
I will only remark that the former, though not touching 
several points of consequence, so far seems to be all right, as 
theory and practice apparently agree. 

The vibrating relay, according to the principle described, 
is now used in connection with several of the Great Northern 
Telegraph Company’s cables, with minor additions to, or 
eimplifcations in arrangement (fig. 1), dependent on the 
length of cables, requirements of speed, &c. | 

In other cireuits the arrangement shown in fig. 18 in my 
former article has proved sufficient. 

Wherever the vibrating relay has been applied, at once a very 
considerable increase in the maximum speed otherwise attap:- 
able has been the result, although this increase, as mar be 
expected, does not appear to be in proportion to the K R of 


Before turning from the above-mentioned more theoretical 


different cables, when the very same relay arrangement is used 
in all cases, Something similar applies to the rate at which 
duplex translation may be performed. The suitableness for 
this kind of work is another advantage attached to the double- 
wound vibrating relay, compared with the single-wound 
Lype. 

As to the actual speed attainable, I may again refer to 
the relay performances at the station of the Great Northern 
Telegraph Company at Gothenburg, where signals from 
Newcastle through one of the North Sea cables are trans- 
ferred to Nystad, in Finland. 

For comparison it may be stated that in this case a delicate 
cable relay, well adjusted and worked in the old fashion, 
will translate up to 30 words a minute, while the maximum 
speed is now increased to 120 words per minute by applying 
the vibrating relay, the play of the tongue between the 
battery contacts at the same time being greater than in the 
former case. The ordinary daily working speed from month 
to month is 90 words per minute on this circuit. 

As a specially interesting circumstance, it may lastly be 
mentioned that automatic switch translation can very well 
be used with the vibrating relay, although certain difficulties 
are met in connection herewith on long cables. The high 
speed at which the relay permits working through longer 
cables, of course renders, for instance, the ordinary P.O. 
switch-relay system useless in establishing this auto- 
translation. 

To overcome this difficulty, Mr. Falck, the Great Northern 
Telegraph Company's superintendent at Gothenburg, 
a long time ago devised a special kind of switch-relay 
arrangement which has given much satisfaction, but 
whose closer description is outside the scope of the present 
article, 


APPENDIX. 


The figure below indicates a circuit where E is an electromotive 
force, r and r! resistauces, F a condenser of capacity F. 


E A A! 
[tomm] 
Fia. 6. 


The circuit may roughly be considered similar to the local circuit 
of the vibrating relay. 

Let p be the potential of condenser F, and s,, 5, u, s,, the strength 
of current passing through resistances r, >! and >, the latter to be 
looked upon as a secondary cell of no internal resistance and of 


varying potential p. 
Then at any moment after circuit is closed — 
8, „ + 5,1 
Sa Tl р 
$,r = E — p, E and p being opposite in sign, 
E 74r 
whence ар —-——- oq 
r rr 


When q = quantity of electricity in condenser F at any time t, 


c o 
we have 9 = p F, 5,1 = " 


and further, s, = PRO „ n 


n 
r+r xou СЕЛ 
r! 
rrr! res! ) 
11 2 — - log. ( 
ane М r4 r5 n ^^ 
І Е ЕРТ! 
as T = оріт5 р = o. Constant c = — ER log, E, aud finally 
1 
1 » S 
err r 
T= — lo 
т + т! Е Е | 
E — UTE rr T 
ri = 6 r'' ¥ where е = 2771828, 
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yr T 
and p= m — e rri F 
repo * 
EF 1 Tir! c 
q = — d € тт Y 7 
rr 
inserting value of p and g in equations above 
EO Дк ecd 
8p = B € rr! F? 
T 
and : 
_ B 1 E Y £T E B 1 1 
pee n cioe) sco 4) 


rri F 
From the latter equations it appears that current through т! will 
develop in the same way if values of r and r! are interchanged. 
If r + rl is constant a, the increase of з, with time will be 


minimum or the condenser action will be maximum when r r! = y 
is maximum. 


Now у= ат -r 
йу „ = 
aud d. 2r= O, 
a 
r= , 
or 2 


that is, r = r! will give maximum for condenser action. 
As to current strength s, after a certain time, it is, of course, 


not generally proportional to the product of sapacity and resistance. 
When, for instance, 7 = r!, 


2T 
sri = - (1 — err), 
27 


but doubling the resistances and reducing the capacity to the half 
will give А 
» 2T 
ag LE 
which shows that the current strength in the latter case is only half 
the strength in first case, although the named product is equal in 


both cases, the capacity being of less importance. 
From the general equation, 


8. = B. 123 
гі r+ т! rkr 


1 
e TT F 


it will be seen that any number of current curves, for same current 

strength after a fixed period, may be had by properly varying 

F, r and r!, s,, will increase when F, r and т! are diminished and 

vice rerså (product 7 r! being of more importance than r + r!). 
When у! is small in comparison with r, 


a E 1 
ri is Approx. = = ae 
TÌ F . 
e 


From this it appears that the same variations in resistance here are of 
greater effect when made in 7! tban in r. In the lccal circuit of 
the vibrating relay, fig. 1, this will generally be the case for r in 
comparison with the greater resistances p and n. 


REFUSE DESTRUCTION: ITS SANITARY 
AND STEAM-RAISING ASPECTS. 


Bx FRANK BROADBENT, M. I. E. E. 


(Conlinued from page 294.) 


V. 


THERE is, in the lay mind, the idea that water-power, being 
“а free gift of nature, costs nothing. It is, however, 
generally found that this free gift involves, What has been 
termed, a considerable legacy duty.“ This duty takes the 
form of interest and depreciation on waterways, buildings 
and masonry, labour, &c. ; a duty which may, quite possibly, 
amount to as much as, or more than, the cost of the coal or 
other fuel saved. The fact is, that water, not water-power, 
is the free gift. It is possible that, to some extent, this 
same idea is held in relation to the raising of steam from 
refuse. The same argument should certainly hold gocd, for 
if water-power be free, because water costs nothing, then, on 
the same basis, refuse power should be free also. 

It is, however, easily shown that it is not so. By the 
time the refuse ie delivered on the site of the destructor, it 
has cost in handling and cartage from one to two shillings, 
or more per ton, depending upon the distance it has been 
carted, the nature of the district, and the supply of horses 


and other labour. (This cost will be approximately the 
same with or without a destructor, and it will not be treated, 
therefore, as a charge against the latter.) 

Then, before it is finally disposed of, the refuse has cost, 
in firemen’s and trimmers’ wages, about another shilling per 
ton, This is the average cost of destruction per ton in this 
country. In some cases the cost works out below this, 
and in others it is exceeded ; but under working conditions 


it is not hard firing for two stokers, with the help of a 


trimmer, to deal with 14 tons an hour. At a push, say, 
when the peak of the load comes on, this rate can b2 con- 
siderably increased, in fact, doubled. 

Assuming 18. 6d. an hour for the three men, the cost 
works out to Is. per ton, taking the easy rate of 15 ewt. per 
hour per stoker. 

At Hereford, Grays, Torquay, Warrington, Oldham, &c., 
the costs of destruction are from 9d. to 93d. per ton, whilst 
at Rochdale, Chesterfield and Liverpool they are 74d. and 
81d. respectively. 

In addition to the cost of destruction there are the stand- 
ing charges to be added, made up of interest, depreciation 
and sinking fund. Management expenses need not be con- 
sidered, as these would consist in nominal supervision by the 
district surveyor, As the annual amount of refuse to be 
destroyed is known, the standing charges per ton can be 
approximately predetermined. 

Take a case in which 20 tons a day are to be destroyed, 
and, in order to meet the conditions of a small electricity 
works, assume a working day to be eight hours. This gives 
us a rate of 24 tons an hour. | 

The approximate cost of a destructor to deal with this 
quantity, complete with boiler for forced draught, flues, 
chimney and buildings would be £4,000. "Taking 10 per 
cent, for interest, depreciation and sinking fund, the annual 
amount ta be set aside to cover these charges is £400, or 
approximately 1s. Id. per ton, which, added to the cost of 
stoking, &c., makes a total cost of 2s. 1d. per ton. Instead, 
therefore, of considering it as а free scurce of power, refuse 
must be cons:dered as equivalent to coal, costing, including 
firemen’s wages, about 12s, 6d. a ton; that is, assuming its 
steam raising power to be about one-fifth that of coal, and 
deducting 15 per cent. to 20 per cent. of the steam for 
forced draught purposes.. This makes six tons of refuse, the 
equivalent of one ton of coal. 

In a combined station certain economies can be effected 
in buildings, and the cost of the chimney would not be 
entirely debited to the destructor, as this is an essential in 
any case. Neglecting for the moment the possibility of 
making a profit on the clinker, the point is, Can a refuse 
destructor and an electricity works be combined with mutual 
advantage? The electrical department's attitude is, We 
don't want to be bothered with your refuse, but if you have 
any steam to spare, you can seud it along." 

When a refuse destructor has been decided upon, and this 
is the ultimate sanitary solution of the refuse disposal pro- 
blem—the whole of the costs referred to above will be 
entailed, whether the destructor heat be utilised for steam 
raising, or merely passed direct into the chimney. 

Why, then, should the electricity department be asked to 
subscribe to costs which are not necessarily incurred on its 
behalf. -It might argue that if it provided the necessary 
extra boilers and accessories, the Sanitary Committee should 
be satisfied that its waste heat was turned to a useful purpose. 
On the other hand, the sanitary department may consider 
tbat having delivered the refuse on site, the electricity 
department should be only too pleased to do the rest in 
return for free fuel. It is clearly a case for compromise, and 
is decided in different ways by different bodies. Take 
Mexborough as an example. There the Sanitary Committee 
runs the destructors and boilers; the Electricity Committee 
the generating plant ; and the Highways Committee buys the 
electricity in bulk and retails it; a most unusual arrange- 
ment! At the opening of the combined works at Mexborough, 
in May last, the vice-chairman of the Council put the case 


in this way :—“ In the year 1901 the disposal of night soil 


and bell cart rubbish, amounting to some 86 tons per week, 
cost the town £456 a year, and it had to be carted to 
Harlington Lane and elsewhere, to pollute the atmosphere 
and the soil Under the present scheme the refuse 18 
destroyed, and with its destruction steam is generated for 


n 
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the production of electricity. If the Council had to pur- 
chase coal, about 300 tons a year would be required, and this 
at 10s. Sd. per ton delivered would cost about £150. То 
this must be added stokers’ wages, £102 16s., giving a total 
of £252 16s. It was found that 6} tons of night soil and 
refuse equalled 1 ton of coal, and for the destruction of 
the night soil and refuse it would take £280 16s. in wages 
of stokers, and other charges. As against that, there was a 
saving of £111 4s. in shorter cartage of night carts at 6d. a 
ton, and an income of £200 or more for steam supplied to 
the electric station.” 

This puts the position clearly, although some of the figures 
require a little explanation. Thus, if 64 tons of refuse 

ual 1 ton of coal, and the estimated amount of coal 
required annually is 300 tons, the amount of refuse burnt 
for steam-raising purposes for the electricity works will be 
64 x 300 = 1,950 tons. But as 86 tons per week equal 
4,472 tons per annum, obviously more than half the refuse 
is unproductive. This is due, no doubt, to the present small 
electrical output ; and the time may arrive when the whole 
of the refuse will be used for steam raising. This practical 
case affords an argument against the idea that an electricity 
works should pay all the costs of stoking, as in the early 
stages of an undertaking only a portion of the refuse is 
productive. Another point to be noted is, that by the 
proposed arrangement the electricity works saves £52 16s, 
per annum as against using coal. The saving is really more 


TABLE V.—Data IN Cox NECTION with REerosgm DESTRUCTORS at ELECTRICITY WORKS. 


— — 


Tons per day per 


Locality and nature of Population. | coo of population. 
7 e 


refuse 


— — — 


screened refuse). 


Weight of refuse 
burnt per day. 


Thus, on the same basis as the foregoing, the destructor 
portion of the plant, excluding boilers, pumps, chimney, and 
any other item necessary in any case to the electricity works. 
would cost approximately £1,400; add for land and 
buildings £1,100, making a total of £2,500. The loan 
raised is to be paid off in 23 years; in the meantime, 
interest on the balance is to be paid at the rate of 34 per 
cent. per annum, or an average on the original amount of 
slightly under 2 per cent. per annum. A total of 10 per 
cent. per annum therefore covers interest, repayment of 
capital, depreciation and management, which works out to 
1s. 14d. per ton on the total amount of 4,472 tons per 
annum. Add to this the cost of stoking—1s, 3d. per ton 
and we get as the total cost of destruction 28. 44d. per ton. 

To compare the cost of refuse with the cost of coal, the 
above figure must be multiplied by 64, on the assumption 
that 64 tons are equal in steam-raising value to 1 ton of 
coal. This amounts to approximately 15s. Gd., whereas it 
has already been shown that the cost of coal, including 
firing, is 16s. 10d. On this basis, therefore, there is a 
saving by refuse firing equivalent to 18. 4d. per ton of coal 
otherwise required. 

The saving would possibly exceed this, as 1s. 3d. per ton 
for refuse firing is a high figure to assume; and it might 
also be found, as is usual in colliery districts (see Table IV. 
in the last article), that 64 tons of refuse are worth more 
than 1 ton of coal. Е 


— — — -—— — — tlla. 


Useful B. of T. units per 


ton of refuse, Remarks. 


— 


| 
Accrington  (unscreenel 38,000 | 0:8 ton. | 30 tons. 20 unite | Average over a month. 
refuse). | (maximum load 111 kw.) 
Grays  Thurrock (un- 13,500 | 0:89 ton. 12 tons. 35:5 units (1) (1) Test run; average for 
last 43 hours. 


42˙4 „ (2) (2) Test run; average for 


(maximum load 80 Kw.) last 3 hours. 


St. Helens (unscreened 90,000 | — 26 tons (coal also 38 units. Average result, and is 
ashpit refuse). used). additional to supplying 
| steam continuously to 

| | two mortar mills. 
Shipley (ashpit, privy, 24, 0 0'88 ton. 21 tons. 38 units Average over a month. 
(maximum load 110 Kw.) Results will improve as 


market and slaughter 


load on station increases. 


bonuss refuse). | | 
N (ashbin re- 124, ⸗0 0 56 ton. 70 Mer (coal also 20 units. Average over a year. 
use). | used). 
Wrexham (unscreened 14,500 | 11 12 tons. 37˙8 units Average over А month. 
refuse). | (maximum load 150 Kw.) 


— — _ 
— — —e—eͥ˖— —— — — — — —— = 


than this, as there are no standing charges on boilers, pumps, 
economiser, chimney, &c., to provide for in this case in the 
electricity works accounts. The sanitary authority also is 
about £30 to the good, taking into account the saving in 
carting expenses, This £20, plus any income derived from 
the disporal of clinker, helps to pay the standing charges of 
interest and depreciation, &c., on the destructor works. 

When the time comes that the whole of the refuse is 
profitably employed in raising steam, the income from that 
source, on the same basis, will be about £450, pro- 
ducing a balance in favour of the sanitary department of 
about £280 to set against standing charges. As these, at 
10 per cent., will be about £450, it looks as though the 
electricity works would benefit at the expense of the 
destructor works, 

From the figures given for refuse firing, it would appear 
that 1s. 3d. per ton is the estimated cost of wages for 
stokers, &c., whereas coal firing is rated at 6s. 10d. a 
ton. This at first sight seems very disproportionate, but the 
amount of coal used would be less than 1 ton per day, and a 
stoker must be in attendance the whole time, whereas, in 
the case of refuse, about 12 to 15 tons per day are dealt with 
by two stokers and a trimmer; hence, the figures are rot 
very wide of the mark. Looked at from an electricity 
Works point of view, it would appear, under similar 
conditions to the above, to be considerably cheaper to put 
down а destructor than to burn coal, charging the sanitary 
department with the coat price per ton for destroying any 
refuse not used for steam raising; the sanitary department, 
of course, delivering the refuse free to the destructor. 


— — — —b ² — — — ͤͥ — — 


From inquiries the writer made on the spot, Mexborough 
refuse forms no exception to the rule, and it may be found 
in practice that the results exceed the estimate. 

There is nothing iu the Mexborough speech quoted, to 
indicate on what basis the clectricity works is to be charged 
for steam. It is simply stated that the income will be £200 
ог more; and, if the figure 1,950 tons a усаг be correct, 
this figures out to just over 2s. per ton of refuse used, or 
practically the same figure as we arrived at in our hypothetical 
case, 

Reliable data are now available from other combined 
stations showing the average number of electrical units 
(4.e., Board of Trade units) per ton of refuse destroyed. 

This information is given in Table V., from which it is 
clear that, in a well-designed system, an output of 35 units 
per ton should not be difficult to maintain. 

The average cost of coal per unit in 20 small electricity 
works in England and Wales, that is, in works having a 
maximum load of under 200 Kw. (say 800 E. P.) is just over 
144. (to be accurate, 1:3d.) ; so, if the Sanitary Depart- 
ment were credited with 11d. per unit generated, it would 
receive, on the basis of 35 units per ton, 38, 73d. per useful 
ton of refuse consvined. 

But the Electricity Department, would want to share in 
any advantage gained, and would therefore, naturally expect 
to pay something considerably under the average cost of 
coal. 

The engincers would doubtless assume that they could 
produce electricity at the lowest, not the average cost. The 
lowest cost in any of the 20 stations referred to is that of 


` 
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Leigh, viz., 34d. On this basis the sanitary department 
would receive only about 18. a ton, which would barely cover 
stoking costs. It is clear that in order to cover the costs of 
destruction and standing charges, say 28. а ton in all, the 
sanitary department must be debited with abont 2d. per unit 
generated. From the above argument it follows that when 
from 10 to 30 tons of refuse per day are to be destroyed, 
if the plant be so designed that the total costs of destruction, 
including standing charges, approximate 28. per ton, an 
electricity works might with advantage be run in combina- 
tion with the destructor, if the demand for electricity be 
such as to permit of the whole of the refuse being usefully 
employed in raising steam. 

The advantage would be mutual, as the destructor costa 
would be covered, und the fuel cost to the electricity works 
would be below the average. 

The general arrangement of the destructor at (irays was 
shown on p. 292. This is a 2-grate “ Simplex" destructor 
by Meldrum Bros., of Manchester, a firm who, by the good 
work they have accomplished, and their willingness to publish 
results of tests, have done a great deal to popularise the 
idea of refuse cremation. It will be seen from the illus- 
trations that the refuse bunker is in the open air outside the 
building, immediately opposite the firing doors. The refuse 
is raked forward by the trimmer on toa sill, from which it 
is handled in the same way as coal. 


( To be concluded. ) 


Re EARTHING THE MIDDLE WIRE IN 
THREE-WIRE DISTRIBUTING SYSTEMS. 


By G. HOOGHWINKEL, A.M.LE.E. 


Ir seems ав if Mr. Faraday Proctor's paper оп “ Earthing ” 
has at last succeeded in exciting some discussion upon the 
above problem, so important both to consumers and to dis- 
tributing companies, Another article entitled “ The Question 
of the Earthed Return” in the EnkcriRICAL REVIEW, of 
August 8th, further calls for discussion upon this subject. 

Some time ago tlie writer approached the Board of Trade 
on behalf of the company he is connected with, for per- 
mission to put down a three-wire distributing system with 
an uninsulated middle wire, Together with some technical 
notes on the subject, he took the trouble to compile a list of 
some large systems in Germany where this system was suc- 
cessfully worked for many years. This was the “ surprising 
list’? Mr. Trotter referred to in his discussion on Mr. 
Proctor’s paper. 

The opinion of six engineers, of whom one hesitated to give 
an opinion, а second thought it would do in small jobs 
(the contrary is more evident), and Ше others would not 
consider it at all, scarcely throws any light on the subject, 
and if & more scientific and practical discussion can be 
induced by these notes, the writer will be amply repaid. 

Mr. Kapp's remark, that the list did not represent the 
whole of the load in the different towns, is rather a recom- 
mendation of the system, the output having been taken from 
the writer’s own pocket-book kept at the time when he was 
putting down some of these stations, and from the German 
Electrical Review of some years ago, thus showing that the 
output bas considerably in | 

The system in discussion is almost universally used on the 
Continent. In fact, most of the modern lighting schemes 
are laid with this arrangement of the neutral. It is, more- 
over, often specified by local authorities in German towns, 
when putting down their own plant, and is adopted whether 
traction schemes already exist or not, It may b» mentioned 
that on- no occasion, to the writer’s knowledge, has the 
'uninsulated middle wire been opposed by the postal or tele- 
phone authorities, which bodies in Germany are even more 
exacting than in this country. 

It is the practice in England to lay the neutral conductor 
in three-wire continnous-current systems of a section equal 
to abont 50 per cent. of the outers, and this size has been 
more or less standardised by the cable makers. 

On the Continent à proportion of about 25 per cent. for 


differences of potentials. 


the neutral conductor is the rule, and it can easily be proved 
that this is quite sufficient in a well-designed network. 
Therefore considerable reduction of capital cost could be 
effected by adopting a system with the bare neutral wire, laid 
in the ground without any protection whatsoever, and linked 
up at the different connecting pointa, the section being about 
25 per cent. of that of one of the outers, 

The advantages of using a bare neutral wire are (1) 
greater reliability in working ; (2) cheapness of distributing 
mains; (3) cheaper and easier house-service connections ; 
(4) and facility in laying distributing cables on both sides 
of a street without greatly increased capital expenditure, as 
the middle wire can be readily divided and taken down each 
side of the street together with one of the outers. 

As the advantages 2, 8 and 1 are evident, there only 
remains the first to be investigated. 

Theallowable loss of volts in the middle wire over its 
entire length may be taken as 3 volts, if no great number 
of arc lamps are in circuit, In the latter case it is usual 
to allow a loss of volts on the middle wire equal to only 1 
volt, With a difference of pressure of 3 volta, no danger 
to gas or water pipes, or of telephonedisturbances is possible ; 
of course practicaily no current passes through the earth. 

If the middle wire is too small, a portion of the neutral 
current will find its way through the earth, in which case 
the bare wire will begin to get oxidised. Other things being 
equal, the earth currents or leakaye currents will become 
smaller the less the potential differences between various 
points in the middle wire, and also the smaller the surface 
of the middle wire in contact with the earth, and the larger 
the extent of the network in one direction, that is to say, for 
elongated networks a greater loss of voltage can be allowed 
in the middle wire than in the shorter networks. However, 
it is necessary to calculate a bare middle wire with some 
margin, not only to reduce the drop of voltage, but also to 
compensate for the loss of section, due to oxidation, which, 
however, largely depends upon the surrounding soil. 

It is a well-known fact that, given two equally well 
insulated leads, the negative one shows after the same time 
much lower insulation (caused by osmosis), which can at 
times reach such limits that the negative finally goes to 
earth. 

These insulation faults mostly arise in houses, but if а 
bare middle wire is used in the distributing system, these 
faults become less troublesome, because owing to the earth 
on the middle wire, the house fuse in the respective outer 

oes. Before the light can again be set right, the faults 

ave to be repaired. "Thus, an uninsulated middle wire is 
more reliable, as faults in the outers will not remain unlocated 
or unrepaired. 

In an installation of several thousand lamps, it is impos- 
sible, practically, to carry out a systematic control of the 
insulation. In cases where an insulated middle wire is used, 
the negative lead will in time have a more or less complete 
earth at certain points, as experience has taught in many 
towns. 

As long as the insulation of the two other leads remains 
good, this circumstance can only cause disturbances in tele- 
phones in the form of leakages of current from one faulty 
spot to another on the negative lead, in proportion to the 
These potential differences, a8 8 
general rule, do not exceed 2 volts, so that these disturb- 
ances cannot be very considerable. These earth currents, 
however, will always be more important than the earth cur- 
rents arising from an uninsulated middle wire, as in the 
latter the differences of potentials are not 2 volts, but only 


-a fraction of a volt, 


Cireumstances, however, alter to the disadvantage of the 
insulated middle wire if through any cause an insulation 
fault arises in it or in the positive outer lead. These faults, 
or earths, might be removed from each other by the whole 
stretch of the distribution network, and if in the neighbour- 
hood of these different points telephone connections with 
earth plates are to be found, the leakage currents will 
partly find their way into the respective telephone leads and 
apparatus. 

It is also to be remarked that if the places at which there 
are faults do not develop a complete earth, the leakages of 
current might very easily become serious enough to disturb 
the telephone working but not serious enough to melt the 
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fuses. The disturbance, therefore, does not indicate itself, 
but remains on until by means of a systematíc and lengthy 
test the faulty places are located and separated from the cable 


network. 
On the other hand, if the middle wire is put to earth, the 


likely area within which earth currents can arise with insu- 


lation faults in the outers, and the length of time during 
which the disturbances can last, are considerably limited, 
and this limitation is the greater the larger the number of 
points on the middle wire which have complete earth con- 
nection. 

If the middle wire is connected for its entire length direct 
to earth, the currents arising from insulation faults will 
pass from the faulty places to the nearest point of the middle 
wire, and will only utilise the earth in the second place. 
That is to say, in so far as the middle wire does not suffice 
to conduct the short-circuit current in its full strength. As 
the house fuses immediately go in this case, it results that 
this rush of current i8 limited to a few seconds only, and can 
produce no lasting disturbance, as it does in the case of an 
insulated middle wire. 

In order to attain as nearly as possible the above described 
ideal conditions, the writer recommends the connection of 
the middle wire and the armour of the outer cable at inter vals 
of about 50 yds. by means of copper section wires. 

In adopting an uninsulated neutral wire, which has been 
successfully worked for many years in almost all of the larger 
towns on the Continent which have a three-wire continuous- 
current, system, not only will economy be obtained, but also 
many of the difficulties which many engineers have en- 
countered will be overcome. 

There should be no fuses on the middle wire, neither at 
the station nor in houses, and the uninsulated middle wire 
must not enter the network boxes, but should be simply con- 
nected up by copper links. 


THE INTERNAL COMBUSTION ENGINE. 


By ED. C. DE SEGUNDO. 


Pror. T. Псрѕох BEARE read a most interesting paper in 
February of this year at a meeting of the graduates of the 
Institution of Mechanical Engineers, in which the history 
of the development of the gas engine, from the date of the 
trials carried out by the Society of Arts in 1888 to the pre- 
sent day, is admirably summarised. 

There can be no doubt as to the great future which is 
opening out for the internal combustion engine as a rival to 
the stedm engine, especially owimg to the many successful 
systems of production of gas of low calorific value. 

The utilisation of blast-furnace gas for power purposes 
bas naturally reached a remarkable stage of development. 
The results obtained from the 600-H.P. Simplex gas 
engine at the works of the Société Cockerill at Seraing 
are still fresh in the minds of all interested in the 
internal combustion engine, but, with characteristic con- 
servatism, British manufacturers have been slow to recognise 
the immense opportunities afforded by the utilisation of 
blast-furnace gas, Prof. Beare certainly dces not overstep 
the bounds of prudence in forecasting for the utilisation 
of blast-furnace gas “a very remarkable future in this 
country." 

In America the Westinghouse Company have for some 
time past been devoting their energics to perfecting a design 
of gas engine for large power, and are manufacturing a 
three-cylinder gas engine which will yield up to 1,500 B. H. p. 
This subject is also receiving great attention at the hands of 
German engineers, some 50,000 н.р. being at present at 
work in Germany. | 

Prof. Beare draws attention to Mr. Lürmann's statistics 
respecting the available power from the waste gases of blast 
furnaces, At Seraing waste gases from the production of 
abont 600 tons of iron per day are sufficient to develop about 


17,000 H. p., from which Mr. Lürmann calculates that in the 


whole of Germany, where some 8 million tons of pig iron 
are made per year, about 600,000 H.P. should be available. 

A letter which has just reached me from Messrs. Mather 
and Platt, of Manchester, points to the fact that manu- 
facturers in England are now beginning to recognise the 
important commercial features attaching to the utilisation of 
the internal combustion engine as a means of producing 
power. The above-mentioned firm have now decided to 
manufacture gas engines of 400 B. . P. and upwards, and 
have selected the Körting type of engine as the one 
which, in their opinion, is the most reliable and advanced in 
design. Prof. Beare refers to this engine in his paper, and 
describes the working cycle in detail. It is sufficient to say that 
although it is a donble-acting engine, that is to say, although 
the piston receives an impulse both on the out and return 
stroke, the cycle has been ingeniously arranged to allow of the 
scavenging action which has been shown to play so important a 
part inthe economy of the internal combustion engine. Messrs. 
Mather & Platt state that they are prepared to offer engines 
developing up to 800 h H. p. in one cylinder, and further 
state that they are prepared to construct snch engines to work 
with blast-furnace gas, Mond or other producer gas, or 
town’s gas and to guarantee their satisfactory working. 
This is significant, and it is also interesting to note that the 
well-known firm of Tangye's, of Birmingham, are laying 
themselves out to manufacture gas engines on a larger scale. 
During a recent visit to their works, Mr. Henry Tangye 
pointed out to me several gas engines in course of testing, 
and in course of construction, varying from 150 to 350 H. p.; 
amongst these may be mentioned a very neat type of three- 
cylinder vertical engine specially designed for direct coupling 
todynamos. The comparatively new shops of the ** Tangye 
Tool and Electric Company " are driven entirely by electro- 
motors, the power being supplied by continuous-current 
dynamos in the basement, driven by a 75-».H.r. single- 
cylinder gas engine. So far Messrs, Tangye have adhered to 
the Otto cycle, but Prof. Beare is undoubtedly right when he 
says that the Otto cycle “ is by no means an ideal one for 
many of the purposes to which it is proposed to apply the 
large engine now being built." This is borne out by Messrs. 
Mather & Platts decision to manufacture the Körting 
engine. 

To those interested in heat engine economy, the fascinating 
feature in the internal combustion engine lies in the wide 
range of temperature within which it is possible to work, 
and in the greater possibilities of improvement in thermal 
efficiency as compared with the steam engine. 

The recent successful application of highly superheated 
steam has somewhat modified this advantage, but still, within 
the limits of what appears to be practical working in the 
future, it would scem that whereas the steam engine, even 
when working with superheated steam, has reached a state 
of development which approaches the limit of possible heat 
efficiency, the present state of the internal combustion engine 
is well within that limit. 

Many years ago Dr. Kennedy drew attention to the fact 
that the ratio of the beat turned into work in a 
gas engine to that which it was possible to turn into 
work was very much higher than in. the case of a steam 
engine, 

It is interesting that in the same volume of the Proceedings 
of the Institution of Mechanical Engineers in which Prof, 
Beare’s paper is published there is also an account of a trial 
of a triple-expansion steam engine for hydraulic pumping, 
the steam in this trial being highly superheated. In the 
tests quoted by Prof. Beare of а 100-11.». Crossley engine, 
using Mond gas, and а 200-H.r. Premier engine, also 
using Mond gas, the heat efficiency, or the ratio of the 
heat cquivalent of 1 u.r.-hour to the heat passing through the 
engine cylinder per B.H.P.-kour, was 23°73 per cent. in the 
first case and 25°6 per cent. in the second. The ratio 
between the heat utilised on the piston compared with the 
total heat supplied to the engine in the case of the triple- 
expansion engine using slightly superheated steam, the 
indicated heat-efficiency was between 17 and 18 per cent. 
The mechanical efficiency of the engine may be taken at 
about 85 per cent., and therefore the brake heat-efficiency 
may be taken to be 15:5 per cent. 

Mr. Charles J. Hobbs, who carried out the triala on the 
triple-expansion steam engine, gives & calculation of the 
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thermal efficiency of the ideal engine working under the 
temperature conditions which obtained iu these steam trials, 
and taking the recognised formula for the thermal efficiency 
for the Rankine cycle of superheated steam, this ideal 
efficiency works out to 24:2 per cent.; thus this triple-expan- 
sion steam engine has an efficiency ratio of 75°77 per cent., 
or, in other words, it is about three-quarters as good as it 
could be if it were working under ideal conditions. This 
would appear to leave a considerable margin for improve- 
ment in the steam engine, but the results in the particular 
trial, although an excellent result for the working of an 
engine in every day practice, are not by any means the best 
results that have been attained in a steam engine using 
superheated steam. Clearly with highly-superheated steam 
much better results would be expected, and have, in fact, 
been realised; a consumption of steam per I.H.r.-hour 
in well-authenticated trials of something over 8 lbs. has 
been attained. The ever-increasing activity displayed 
by Continental manufacturers in the development of the 
commercial use of the internal combustion engine is very 
significant, and it is encouraging to see that our manufac- 
turers do not propose to be as slow in following up this 
line of thought as they have been in the past in other 
directions. 


= =ч 


DISTRIBUTION WITH UNINSULATED 
NEUTRAL. 


By E. MORGAN, A. I. E. E., Assistant Engineer, Newcastle Electric 
Supply Company, Limited. 


Ix your issue of August 8th you invite discussion on the 
above question, which is, in the writer's opinion, un- 
doubtedly one of the developments in electricity supply to 
be looked for in the near future. 

In considering the question it may be best to discuss the 
probable lines of successful design of a new station laid out 
to meet the conditions of working with an uninsulated 
neutral. 

The first point which appears quite clear is, that there 
will be no fuses anywhere on the neutral conductor either in 
the generating station, or in the streets, or in consumers' 
premises, As a necessary result of the assumed conditions, 
there can be no faults on any part of the neutral conductor, 
which at once clears away quite half the troubles the mairs 
engineer has learned to expect. Answering the question, 
* What would happen if a dead earth occurred on one of the 
outers ?" we at once see that fuses in the outers of the three- 
wire system will be a necessity. The question of employing 
fuses in the network, in the ordinary mode of supply with 
insulated reutral, is a debateable point, but the author 
thinks that thcse will be found to be a necessary evil. 

Under the conditions we have assumed, however, properly- 
placed and properly-designed fuses would appear to be of 
great advantage, and should relieve the mains engineer of 
considerable anxiety. The author would place fuses 
between each feeder and the distributors connected to it, but 
not on the feeder itself. A switch on each outer on the 
station board will in practice be found sufficient protection 
for large feeders, as the current is always under observation. 
If it is decided to fuse the feeders, the fuses should be 
designed to melt at not less than 2,000 amperes per square 
inch. Wherever the section of distributor undergoes altera- 
tion a fuse should be inserted, and it would be quite possible 
to standardise a network with three sizes of distributors, 
involving, therefore, only three siz:s of fuses. The author 
would fuse distributors for about 1,500 amperes per square 
inch, arranging the fuses ia accordance with the section of 
main and not according to the connected load on the 
secticn. 

With a network laid out as above described, it seems 
fairly certain that a dead earth or short circuit would ke 
immediately located by the blowing of the distributor 
fuses, and only a small portion of the retwork would be 
rendered dead. | 

It has been said that with an earthed ncutral it would be 
extremely difficult to locate faults, but it is not immediately 


apparent why there should be any great difficulty. As shown 
above, a bad fault would be to a large extent self-locating, 
and a small leak, not sufficient to blow the distributor fuse, 
would not entail stoppage of supply. There would there- 
fore be plenty of time to locate it. Further, the method of 
breaking down and burning out the fault could be resorted 
to with impunity in this case. 

To ensure safety it is obvious that the capacity of the 
balancers must be such that they can supply current suffi- 
cient to blow the largest fuse on any section of distributor. 

The question of electrolysis and leakage resulting there- 
from has been thought serious. But would there be any 
serious trouble with a concentric cable system, the negative 
pole being the inner and the lead the uninsulated neutral ?— 
all disconnecting boxes and fuse boxes being partly filled with 
oil and the lead wiped on to the outside of each box, the 
cable being laid in troughing filled with bitumen in the 
usual way. This would be necessary for the protection of 
the lead from the chemical action of soils and the effects of 
leakage currents. In such a system suitably designed fuses 
form very handy means of disconnecting and splitting-up 
the system. 

With regard to house wiring, there is clearly no difficulty 
with this, and the system offers many advantages, both as 
regards reduced cost and as likely to increase the standard of 
wiring work, and to make things more difficult for the jerry 
wirers ; for with one pole permanently earthed these gentle- 
men would have to work carefully. It must be more satis- 
factory to the consumer to have faulty workmanship detected 
automatically than to experience trouble when the mains 
engineer endeavours to locate the fault on his wiring. For 
similar reasons the safcty of house wiring with earthcd 
neutral appears to be greater, for under present-day condi- 
tions it is possible to have a dead earth on the neutral of a 
consumer’s installation (which possibly is switched off 
when the mains engineer tests his cables) for days together, 
with the ever present possibility of a fire resulting from a 
serious leakage on one of the outers of either the supply 
company's mains or those of another consumer. This pos- 
sibility is increased in cases where it is the practice to muke 
the neutral fuse on three-wire installations twice the capacity 
of either outer, with the object of preserving consumers 
lamps from possible excess pressure. 

The author's view is that if there is an earth on a con- 
sumer's installation, the sooner коте of his lamps break, the 
sooner the fault will be rectified. 

A further great advantage lies in the fact that it is 
impossible for any body to get a shock to carth at the full 
voltage of the system. The possibility of this can never 
vanish so long as the existing system of removing the 
earth at will from the neutral conductor prevails. 

Finally, the author commends the following system of dis- 
tribution to the notice of engineers :—Thrce-phase current 
distributed by three-core cables, lead covered, the lead being 
used as earthed neutral, the lead being wiped on to all boxes, 
and services taken off by lead-wiped joints. 

One might further consider the possibility of dispensing 
with the neutral conductor, and connecting one wire to the 
existing water or gas pipes in the consumer's house, but as 
this raises the rather involved legal query as to whether the 
consumer may thus utilise a portion of his own property 
while connected to the water or gas company's main, the 
writer will not pursue the subject further. 


A EUROPEAN ELECTRICAL COMBINE. 


AN esteemed financial contemporary published about a 


week ago a short article from its Berlin correspondent 
entitled the ‘German Electrical Industry," but really 
referring to the annual report of the Bunk for Electrical 
Enterprises, of Zürich, which is, of course, situated in 
Switzerland. It is not intended on the present occasion to 
deal with the points raised in the article, but in view of 
certain statements contained in it we have considered it 
desirable to turn to the actual report issued by the company. 


"The Zürich bank now has a share capital of £1,320,000, 
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which is almost entirely held by the Allgemeine Elektricitäts 
Gesellschaft, of Berlin, for which it acts as a trust in 
Switzerland and other countries. Thus the A.E.G. virtually 
dominates the Swiss company, but we prefer to think that if 
the former has anything to make public it will do so on its 
own account rather than through a subsidiary company 
domiciled in a neighbouring country. The object of the 
Ziirich bank is to assist in the promotion of electrical enter- 
prises by subscribing for a number of shares, or investing 
money in another form of partnership, by advancing loans 
on current account, and by payments made in conjunction 
with other financial institutions on a common or syndicate 
basis. Taking the bank's report into consideration, we find 
it is interested in 11 companies operating in Italy, Spain, 
Germany and Switzerland, and of these six have yielded 
improved dividends during the past financial year, whilst 
the distribution has been less in the case of three of the 
remainder. Among the concerns may be mentioned the 
Italian Union Electric Tramway Company, of Geneva, 
the Genoa Electrical Works, the Seville Tramways Co., of 
London, the Seville Electricity Co., the Barcelona Electricity 
Co., the Viscaya Electricity Co., of Bilbao, the Strassburg 
Electricity Works, the Berlin Electricity Works, the Bitter- 
feld Electro-chemical Works Co. and the Electro-chemical 
Co., of Rheinfelden. The net income received by the Bank 
for Electrical Enterprises from these invest ments, after paying 
interest on its bonds, amounts to £89,400 for the past 
financial year as compared with £82,350 in the preceding 
twelve months, and the dividend proposed to be paid is at 
the rate of 6 per cent. as in the previous year, although on 
the present occasion, additional share capital to the extent of 
£120,000 participates in the distribution. This is a fairly 
satisfactory result obtained, as it apparently has been, from a 
prudent selection of investinents in undertakings which have 
now mostly been in operation for several years, and which 
have scemingly outgrown their carlier struggles. 

The position of an investment company, such as the Bank 
for Electrical Enterprises, with a sphere of activity extending 
over several countries, cannot endow any of its state- 
ments regarding the industrial situation with as much im- 
portance as those emanating from a leading manufacturing 
company, in touch with the details of the electrical trade from 
day to day, as, for instance, its parent concern, the A.E.G., of 
Berlin. Nevertheless, come of the bank's observations are of 
interest at the present moment. The report states that the 
enterprise business, that is, new undertakings, in which the 
bank is primarily concerned, has still further diminished in 
extent during the past year. This is mainly atttributed to 
the general economic depression prevailing in Europe, which 
has become accentuated in consequence of the uncertainty 
surrounding the result of the negotiations for the conclusion 
of new commercial treaties between different countries. It 
is also stated that the existing manufacturing establishments 
are more than sufficient to meet the present condition of 
affairs, and that the result is an uncommonly intense com- 
petition, and a price level which can scarcely yield a proper 
industrial profit. These remarks are not very original in 
their character, but the bank makes the somewhat novel 
suggestion that it will perhaps become a necessity for the 
European electricity companies—obviously tle manu- 
facturing concerns—to enter into closer relations on the lines 
of American combinations, whereby the less favourable-pro- 
ducing works could be temporarily brought to a standstill 
until the industrial circumstances have again improved. 

We do not know, and it would doubtless be impossible to 
ascertain, who is really responsible for the inclusion of this 
Enggestion in the report of the Bank for Electrical Enter- 
prises. Itis common knowledge that there is little difference 
between the financial position of most of the German and 
Swiss electrical manufacturing companies at the present 
moment, but hitherto it has been proposed that only the 
Teutonic firms should form a community of interests, and 
the names of the Allgemeine Elektricitiits Gesellschaft and 
the Schuckert Company have heen associated together by 
way of a beginning, as has been previously mentioned in this 
Journal. The report of the Zurich Bank refers, however, to 
à combination of European electricity companies. Remark- 
able as it may seem, the name of Mr. Schwab, of the 
American Steel Trust, has now been connected with a similar 
rumour afloat in Germany of the intention to form a.com- 


bination of European electrical companies; but we do not 
believe the report will be found to have any foundation in 
fact. The financial crisis in the German electrical industry 
is beginning to settle itself by the survival of the fittest, 
and by the support rendered by one or more firms and their 
backers to others in temporary need of cash. If the 
Germans desired to combine their companies, they could not 
have chosen a more inappropriate period; but after all, the 
suggestion of the Zürich company may only have been 
prompted as a feeler, in order to ascertain the views of the 
trade in Germany, Switzerland, and Austria, in the hope of 


action being taken at a future date. 


CORRESPONDENCE. 


South Shields Electricity Accounts. 


I was surprised to read your article re ** Hidden Deficits 
at South Shields” after your editorial comment at the foot, 
of my letter which appeared in your issue of the 15th inst. 
My object in writing was to correct a statement which I 
then said, and now repeat, is absolutely false. Surely it does 
not require the critical eye of an expert accountant to see 
whether a particular item is shown or whether it is not. 

I am an engineer and was writing to an engineering paper, 
claiming the same right to correct a financial mis-statement 
as the editor of a technical journal has to insert it. 

After referring to the deficits shown in the accounts for 
the year 1898, you say :—“ In the next accounts for the 
year ending March 31st, 1899, no mention is made of the 
previous payments out of the rates.” Now, if you had just 
taken the trouble to look on page 84 of the abstract, you 
would not have ventured that statement, as everything is 
clearly shown, and is shown in exactly the same form as at 
the present time, yet you say the information is at last forth- 
coming. I hope you will, therefore, have the courage to 
admit with the same candour as the editor of the Local 
Government Chronicle has done, that you have made a 
mistake. 

I say again, emphatically and without the slightest fear 
of contradiction, that every deficit has been clearly shown 
from the commencement of the undertaking to the last 
published returns. 

I would further add that I am not in the habit of making 
rash statements nor yet talking out of my hat, and can, if 
necessary, produce documentary evidence to prove all I say. 


J. H. Cawthra, 
| ‚ Chief Enginecr. 
South Shields, 
August 25th, 1902. 


[The fact appears to be that we are somewhat at cross 
purposes with Mr. Cawthra. He is talking about the 
abstract of accounts published by the Corporation of Nouth 
Shields, dealing generally with the finances of the borough. 
The Loral Government Chronicle was speaking of the official 
returns to the Board of Trade, on the Board's official form, 
and this was the subject of our quotation from that journal. 
Mr. Cawthra sent us a copy of the above-named local 
accounts, to which we referred in our footnote to his letter; 
but on further investigating the matter, we found, ax ме 
stated last week, that the official returns are framed as 
stated in our contemporary. We have re-examined the 
official copy of the accounts for the year ending March 31st, 
1899, and find that, though in the net revenue account 
there is an amount of £1,165 198. as contributed from the 
General District Rate, no return is made of previous pay- 
ments out of the rates. The accounts before us are made 
out upon the Board of Trade form, such as is supplied to 
anyone who applies for a statement of the accounts, on 
payment of 18., according to the Act.— Ebs. ELEC. REv.] 
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Тһе Earthing of the Middle Conductor. 


In his interesting article on the above subject in the 
current number of the Execrrical Review, Mr. Abraham 
suggests an arrangement, whereby u continuous record of the 
current flowing to earth may be obtained by means of an 
automatic switch ard two shunts to a recorder. 

In this connection, we think that a diagram of an arrange- 
ment for the eame purpose, which has been in use for over 
a усаг at the Chesterfield tramways station, may be of коше 
interest. 

Mr. Abraham suggests that, upon hearing a bell ring, the 
attendant should change the pen on the recorder, £0 as to 
give, tay, а red instead of a black record. In the arrange- 
ment illustrated, the recorder 1: (which is otherwise of our 
‘standard central station type) is provided with an auxiliary 
pen, which is normally held off the papet by the elcctro- 
megnet P. сша the current at any time exceed 
10 amperes, the switch в is released, and flies from contact 1 
to contact 2, so that the circuit P is opened, and at the same 


time the 10-amypere shunt is t out cf the circuit. The 
auxiliary pon ds thercby releagcd, and ко traces a continuous 
straight line aleng the (dge of the paper, which forms a 
permanent indication on the chart that the constant has Leon 
changed from 1 to 10. 

The record is thus not ошу continuous, but also auto- 
matic, which is of the utmost importance, ав in nine cascs 
out of ten the attcrdant would be eure to omit to change the 
pens. It is, cf course, саку, should it be thought desirable, 
to cause the switch to ring a bell or light a lamp, as 
preferred, so as to give warning that the 10-amp«cre limit has 
been exceeded. | 

We quite agree with Mr. Abrabam that fome euch device 
should always be employed, co as to con/ineous/y reccid. the 
Icakage current. 

Everett, Edgcumbe & Co. 
London, P. C., 
August 251 1, 1902. 


I have read tbe articles which recently appeared in your 
paper on the subject of“ Earthing," and in connection with 
this subject I have just been shown a device which I feel 
sure will be of interest to all central station enginecrs and 
others who have to deal with lead-covered cables or cables 
run in metal tubirg. "This deviee is an invention by Mr. 
A. J. Beaumont, of York, and I anticipate will shortly be 
placed on the market; it is claimed for it that by ite use 
should a leakage beyond any predetermined limit at any 
time occur, the current would be immediately and auto- 
matically cut cff, thus reducing the danger from fire to a 
minimum. It should thus be a boon to the insurance offices 
ав well as to wiring contractors. . 


Joseph C. Stevens. 
York, 1% us 260, 1902, 


Transmission of Electrical Disturbances. 


Your correspondent is in error in stating that I wonder 
why Hertzian waves can pass round a globe. In the first 
place, I have not been discussing Hertzian waves at all, 
but the transmission of electrical disturbances round a globo, 
and so far from wondering at the possibility of doing so, a 
reference to my notes will show that I hold it is possible to 
transmit signals from one point on a globe to any other 
point. 

And even with tke aid of diffraction I cannot admit that 
any waves akin or similar to light waves could carry a dis- 
turbance from pole to pole of a globe; besides, diffraction” 
implies a *diffractor," which Mr. Sexton loses sight. of. 
My notes referred to a theory for explaining Marconi's 
results, based upon disturbances in the electrical state of a 
globe insulated in space, without reference to Hertzian 
warcs, further than to state my disbelief in waves like light 
carrying signals round a globe. 

All the same, an explanation by Mr. Sexton as to what 
diffracts the Hertzian waves, and how they can be 
diffracted in passing across space, would no doubt be 
interesting. 


R. Kennedy. 
Lecds, August 25th, 1902. 


Railway Signals. 


I have read with considerable interest the paragraph con- 


tained in the“ Electric Light and Power Notes of your 


valuable issue of 15th inst. respecting the two sad accidents 
which have cecurred at Gear Junction, west of Newport 
Tunnel, brought about by the necessity for relighting signal 
lamps which had accidentally become extinguished. ‘The 
suggestion in regard to the substitution of electricity for oil 
at these signais (and presumably the whole of the others in 
close proximity to them, at any rate) scems to me to be à 
very good опе so far as it goce, inasmuch ав the signal lights 
could then be ignited and extinguished by means of a switch 
in the nearest signal box, regulating the supply or stoppage 
of the current as required, this obviating the necessity for a 
inan having to traverse the line. 

It should, however, be particularly observed that both of 
the accidents to which reference is made were not, apparently, 
experienced in the ordinary routine of lighting up, cleaning, 
&c., but in giving attention to failures on the spur of the 
moment, А iampman, when attending to signals, gocs 
through a very similar routine every day, and conscquently 
is well acquainted with the train service and other details of 
the working at those times, but the circumstance is slightly 
altered in the case of a failure of a lamp occurring in the 
middle of the night, when in all probability the regular 
Jampman is not on duty, and the most handy man is sent 
off to give the requisite attention. 

Decidecly, clectricity would be very convenient for light- 
ing up and extinguishing operations, if such a system were to 
be adopted, but for all that, the possibility of failures 
occurring in the night-time would still exist, and in my 
opinion, to an equal, if not even greater degree than at 
present, and it is, of course, possible for a wholesale failure 
of the supply to happen. This would make matters worse 
than they are now, as with oil lighting, each lamp is alto- 
gether independent of the others, the illuminant being, so to 
gpeak, self-containcd. | 

In the case of a failure of the main supply, the switch 
without the current would be of very little use as regards 
the restoration of the light, just asin the case of a single 
electric lamp going out (due, for instance, to the deflagration 
of a fuse, and, alas, fases do deflagrate sometimes), when it 
should be noted that it would still be necessary for someouc 
to go, there and then, to attend the defect. This point 
appears to have been missed. 

Apart from these considerations, there is what I take to 
be the unquestionable increase in the ccst of electric lighting 
over oil, which increments railway companies in these days 
are so loth to consider. 

It would, of course, be quite possible to almost eliminate, 
or at all events, greatly minimise the liability of failure 
by providing two clectric lamps, each on a separate 
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main, at each signal, so that in the case of one becoming 
faulty, the other could be switched on. Here, however, is a 


duplication involving still further expense. 
Signals. 


August 25th, 1902. 


Wireless Telegraphy. 


As distinct signals by wircless telegraph can be sent over 
the Atlantic, I suggest that from Greenwich or other 
observatories, time signals might be sent to ships at sea, 
thus enabling them to correct their chronometers for longi- 
tude observations. At 1 p.m. a time ball is dropped at 
Greenwich and at Deal by electricity for the benefit of ships 
in the Thames and the Downs, and the systems might be 
extended to vessels at sca. International regulations would 
preserve the signals from interruption by other wireless 
signals. At stated times a short series of signals at intervals 
of a second would probably serve the purpose. They would 
also be useful for inland clocks, as railway time is Green- 
wich time. 


i J. Munro. 
Croydon, August 25ih, 1902. 


* 


OUR LEGAL QUERY COLUMN. 


[Questions addressed to the Editors for insertion in this column should 
be written on one side of the paper. Free use of fictitious names, Фс. 
may be made, Answers are furnished by a duly qualified lawyer, 
but the Editors cannot undertake to be responsible for the accuracy of 
the views which he may express. | 


—— 


“P. H. W.“ writes:“ We should be glad if you could give us 
information on the following question: If a borough electric 
supply state that they will supply current for power use at the 
special rate of 2d. per B.O.T. unit, with no restrictions, would a 
consumer have the right to drive a motor by means of this current 
in order to drive à dynamo to generate current to light bis pre- 
mises? The borough also supply current for lighting purposes at 
6d. per unit, subject to rebate." 

„It is by no means an easy matter to provide an answer to the 
question above propounded. To take a supply of electricity ostensibly 
for motive purposes апа “ transform it for electric lighting would 
ecem to be primá facie contrary to the spirit, if not the letter, of 
the arrangement with the Borough Electric Supply Company. In 
giving & meaning to the words “motive power" the Court would 
Тате to look to all the circumstances. It is true that, so far as the 
company i8 concerned, the current supplied by them would be used 
for motive purposes; but it is notorious that the reason why it is 
possible to grant a power supply at cheap rates is that motcrs used 
for driving machinery are chiefly at work in the daytime, when the 
demand for electric light is small, and when the engines at the 
generating stations are running their heads off. Our correspondent 
states that the special rate is granted without restrictions“; but 
we anticipate that these words imply that there shall be no restric- 
tion as to quantity or time of use. Upon the whole we are inclined 
to think that taking the words motive power " in their natural and 
ordinary sense, the Court would hold the Borough Council dis- 
charged from any obligation to supply electricity at 2d. & unit for 
the purpose mentioned. In any evenf, before our correspondents 
lay down plant for the purpose, we would recommend them to 
ascertain the views of the Borough Council ! 


Competitor writes:—''Iam proposing to commence business as 
a wiring contractor, in a district where most of the wiring is now 
done by the supply company, who are working under a provisional 
order granted two years ago. Their wiring rules are rather strict, 
and amongst other things they demand :— : 

“1. Toat samples of all materials used must be deposited with 
them, and that a contractor must not use a new maker's switch or 
lampholder without their permission, and that one must in each 
cate deposit a sample. E 

"2. That when making extensions to consumers who are lighting, 
Ray, one or two lamps, the contractor must report ia full to them 
before commencing. 

"At present they supply 220 volts. When а contractor under. 
tikes a job, he is informed that he must wire on two distinct and 
separate circuits throughout, and balance lights evenly, so that some 
day they may put on 410 volts. I chall be glad to know whether 
they can enforce any of these rules." 

*.* In considering any rules made by an electric supply com- 
pany, who are working under a provisional crder, it is well to 
recollect that they are bound to furnish a eupply to every con- 
sumer in their district without favour to anyone. oe 

With regard to the first of the rules above referred to, it is pro- 
vided by Sec. 18 of the Electric Lighting Act, 1882 (45 and 46 
Vict., c. 56), that undertakers shall not be entitled to prescribe any 


special form of lamp or burner to be used by any company or person, 
or in any way to control or interfere with the manner in which 
electricity supplied by them under this Act, and any license order or 
special Act, is used. Provided always that no local authority, com- 
pany, or person, shall be at liberty to use any form of lamp or 
butner, or to use the electricity supplied to them for aoy purposes, 
or to deal with it in any manner, so as to unduly or improperly inter- 
fere with the supply of electricity supplied to any other local autho- 
rity, company, or person hy the undertakers. Differences to be 
settled by arbitration. 

In view of this sectior, we do not see anything in either of the 
first two rules to which our attention is drawn to which a con- 
tractor, acting on behalf of the consumer, could reasonably object, 
and we think, moreover, that they could be enforced by the com- 
pany refusing to supply electricity unless due notice was taken of 
them. 

With regard to the rule providing that the contractor acting for 
the consumer shall lay two sets of wires, we cannot see any justi- 
fication for this, nor do we see how it could be enforced if the con- 
sumer were to demand a supply at the lower pressure. 


" Anxious” writes: —“ We have two factories, one on each side 
ofa public street. It is our intention to supply current across the 
street by means of an overhead cable. What course shall we have 
to take in the matter? Is any consent necessary from tho local 
authorities, and what department of the raid authority would deal 
with the matter? We believe the Electric Lighting Department 
have no provisional order, exc>pt that owned by the company 
whom they bought out.” 

% We assume that our cortespondent's premises are situated 
in а provincial town. It they were working under a pro- 
visional order, they would have to obtain the consent of the local 
authority to the erection of the line in question. We do not see 


` that our correspondents need obtain such consent in the present 


case, unless, indeed, the local authority own the soil of the highway 
over which it is proposed to stretch the line. If this is so (and we 
might point out that it 18 rarely the case), the stretching of a wire 
i8 @ technical trespass which may be restrained by injunction. It 
is provided by Sec. 4 cf the Electric Lighting Act, 1888, that in 
case of electric lines laid acro:s any street, rules published by the 
Board of Trade must be cbserved. Those rules provide (inter 
alia) that an aerial line shall not in any part thereof be 
at a less height from the ground than 18 ft, or where it crosses a 
street 30 ft., or within 5 ft. measured horizontally, or 7 ft. measured 
vertically from any building or erection other than a support for 
the line, except where brouzht into a building for the purpose of 
supply. It is also provided by Rule 24 that where an aerial line 
cro83es a street, the angle between the line and the direction of the 
street at the place of crossing shall not be less than CO“, and the 
epans shall be as short as possible. 


BUSINESS NOTES. 


Electrical Wares Exported, 


WEEK ENDING AUG. 27TH, 1901. , WEEK ENDING AUG. 26tb, 1902. 


Alexandria, Teleg. mat. Value 475 Adelaide "S .. Value £233 
Amsterdam .. d s .. 80 Aden. Teleg. mat... „ 
Beira. Teleg. mat. P eo 142 Amsterdam.. - .. i ce bn 
Calovutt» — .. ee du .. 408 Antwerp. " wd Ps 42 
Саре Town.. s .. . 790 Auckland. 2x e 067 
Christchurch e 0. 5$. 3 Bombay „ le Cus QS 
Christiania .. v 25 i 24 T Teleg. wire .. .. 611 
Copenhagen.. oe oe .. 300 Buenos Ayres, .. oe — M2 

к Elec. lighting cable 3,940 Calcutta „ „ „„ ЗЧ 

„ Teleg. wire .. - 19 5 Teleg. wire .. . . 2.475 
Durban e eo 5 „ 2947 | Cape Town. Telcg wire e 1,150 
Fremantle .. D ET oo 224 Chinde es - T 24 
Ghent ^ EM ix e" 8 Colombo "t E : ^3 
Gibraltar. ia a ae 25 vs Teleg. mat. .. es an 
Hong Kong .. am P Vs 10 Copenhagen ys 805 єє 
Nagasaki. Teleg. cable.. .. 5,701 T Elec.cahle.. — .. 424 
New York ,. "T T ès 5 "з Teleg. wire.. "E єз 


Perth ee ae . ee ee 476 Durban ee ee ee se 810 
" Teleg. cable га . . 5,370 " Teleg. mat. .. oe X55 
Port Elizabeth  .. T s 41 Gbent es v is is 35 
Rio de Janeiro ss "T 23 Gibraltar . T ES T 20 
5 Teleg. met. .- 166 Larache ee ee oe ee 101 
Rodrigues. Teleg. cable 580.575 Madras os ss са 2x 69 
15 Teleg. mat. «a 119 New York .. T vs - 25 
Bantos .. S ix 79 Perth.. ёа 35 v oe $05 
Singapore is aie ne 25 Port Elizabeth  .. «s e 15 
m Teleph. mat. as o1 Shanghai .. ae vs ne yu 
Stockholm. Teleg. wire.. - Singapore Teleg. cable 5% T 
Sydney T 5% ia . 480 Sydney ux we aly . Ist 
Tokio s va es = 49 Wellington .. - 55 .. l9 
Valparaiso .. - ie we 93 Yokohama .. T e . . 9339 
Wellington .. x ec nS 17 : ( 

Total .. £:92,6: 8 Total s £10,010 


Foreign Goods Transhipped. 


Antwerp. Elec. apparatus Value £300 Ducban. Teleg. wire Value £117 
Baltimore. Elec. machinery .. 00 Shanghai. 116 lds Teleg. poles — 
Colombo. Elec. mat. ia 10 

Hamburg, Elec. goods .. . 170 

Rio de Janeiro, J eleg. wire .. 860 


Total .. £2,140 


— 


Total £147 


Battery Contract.—An order has been placed with 
Messrs. Pritchetts & Gold, Ltd., Feltham, for a storage battery for 
Messrs. Willans & Robinson's new power house at their Victoria 
Works, Rugby, of 1,600 ampere-hours' capacity. br catt 
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Trolley Wire Safety Device.—We illustrate herewith 
a simple and ingenious device for the prevention of accidents from 
falling trolley or telephone wires, the invention of Mr. Frank G. 
Evans, of Worcester, and called an “automatic self-adjusting 


Fic. 1. 


circuit-breaker.” The device is fitted in the feeder pillars, and 
consists of two pivotted levers, held in an upright position when the 
current ison by two magnets with shunt coils. In the event ofa 
trolley wire breaking, the lever on that section is instantly released, 
and, falling over, makes contact by a bridge-piece between tbe 
faulty section and “earth,” which blows the fuse and cuts it out. 


BROKEN TROLLEY WIRE 


aa 


Fia. 2. 


These levers are so shaped that, should a right-hand section break just 
after a left-hand one, or vice versá, the second one is free to operate 
after the. first one. This will be understood from fig. 1, which 
shows the construction of the pivotted levers. The great advantage 
claimed for this device is that, while operating instantly in the 
event of а breakage of one or both sections of trolley line, it does 


| GUAnD wines . 
x MEM T c MEE CDM NEU CEN 


—— — 


TROLLEY WIRE 


а P * 


ШЕ 
ae 
é 


О) 


2 
| 


— ы 


Fia. 3. 


not operate when the current is cut off at the source of supply, as at 
the ane of a run, or for other reasons, because when the current is 
cut off at the section pillar or station, both these levers are released 
at the ваше instant, and, after a slight movement, engage with each 
other, remaining in such a position as to be readily attracted and 
returned to their normal position when the current is again switched 


on at the source of supply. Fig. 2 shows the mode of connectip 
also the left-hand section broken and cut out. It will be seen that 
the instrument requires no attention whatever when once installed. 
To enable the instrument to deal with falling telephone or other 
wires, an additional coil of the same ampere-turns as the shunt coil, 
but wound differentially, is placed on the same magnet, as in fig. 3; 
the guard wires are “earthed” through this additional coil, and 
should telephone or other wires fall across the trolley line and 
guard wirer, and come in contact with them, the current flowing 
through the additional coil causes an equal, but opposing effect to 
the shunt coil. The magnet becoming dead releases the lever, 
which У анд in the usual way. We understand that the patent 
is for dis , and any communication respecting it should be 
made to Mr. В. Н. Jenkinson, consulting engineer, 18, Crouch Hall 
Road, Crouch End, N., who has the matter in hand. 


The Shah's Visit to the Maxim Electrical Worhs.— 
On Thursday, August 21st, his Majesty the Sbah paid a visit to the 
works of the Bir Hiram Maxim Electrical and Engineering Co, 
Ltd., at Gillingham Street, and during his stay of more than an 
hour proved himself to be a man of great intelligencc, thoroughly 
alive to the importance of up-to-date appliances and capable of 
quickly grasping the fundamental facts in everything he was shown. 
He was received by Sir Hiram Maxim, Mr. Jules de Meray, 
chairman, Mr. Thomas Wood, vice-cbairman of the company, and 
Lieutenant Dawson,, director of Vickers, Sons & Maxim. Mr. 
de Meray, in thanking the Shah for his visit, assured him that be 
would see a most interesting branch of Rritish industry. To 
facilitate matters, Mr. A. W. Hill, manager of the works, had pre- 
pared a case showing every stage in the manufacture of an incan- 
descent lamp. After this was explained to his Majesty, he visited 
each of the departments, and nothing seemed to give him greater 
pleasure or to excite his curiosity more than the new treating pro- 
cers which has quite recently been established at the works; Sir 
Hiram Maxim had to answer numerous ecientific questions in con- 
nection with this operation. From the treating department his 


Majesty made his way to the depositing department and witnessed 


this operation, whicb, although requiring the utmost accuracy, is 
rendered extremely simple on the machines here inspected. 
The Shah and his suite next visited the blow room, and wit- 
nessed the sealing of filaments in the bulbs; they seemed greatly 
struck with the extreme rapidity with which this was performed 
by the large number of girls at work. Visits were also paid to the 
plastering, testing, sand-blasting and other processes, and, finally, 
his Majesty was biographed working a Maxim gun, from which he 
fired 300 rounds, this being one of five guns sent from the works of 
Vickers, Sons & Maxim, of Erith. 


Natal Electrical Imports.—The Natal Government 
Gazette says that electrical fittings to the value of £24,235 were 
imported into the Colony during the six months ending June 30th, 


1902, against £20,646 worth during the corresponding period of 


1901. For the first six months of the present yesr, the value of 


the electrical machinery imported into Natal is officially stated 


to have been £37,347. 


Ferranti Switchgear for South Africa.—Messrs. 
Ferranti, Limited, bave obtained an introduction with their 
standard switchgear into the Orange River Colony. The Bloem- 
fontein Corporation bas ordered a complete central station switch- 
board to the specification of Mr. Robert Hammond, and Mesers. 
Ferranti are supplying the gear designed on their well-known 
cellular pattern. The system is a three-phase one, generating cur- 
rents at 2,200 volts pressure. The field which is opening out in 
South Africa will be considerably extended in the future, and we 
are pleased to learn that the firm is about to become a pioneer of 


the industry in this Colony. 


Gilbert Arc Lamps.—The Gilbert Arc Lamp Company, 
Limited, of Chingford, is very busy just now, and amongst other 
work is carrying out the lighting of Eastbourne, Mansfield, 
Kingston, Willesden, Eccles, Salisbury Station for the L. S. W. 
Railway (about 100 lamps), a second contract for Grimsby, a second 
contract for Eastbourne of alternating arcs in series, and moving 
coil transformers, which will be placed in pits by the circuits, as 
the company bas already arranged them at Harrogate, Newport 
(I. of W.), &c. It is also doing considerable work with yellow arcs. 
Amongst the novelties tre company has brought out this year are 
—raising gear, a special design of reliable automatic cut-out for arc 
lamps, and a new automatic switch for switching on and off the 
incandescents on arc lamp-posts by means of the arc lamp circuit. 
The last mentioned arrangement involves an entirely new 
mechanical device for performing two opposite operations at will. 


Spain.—La Compania Fabril de Carbones Electricas 18 
the name of а company which has just been formed at Barcelona 
with a capital of £80,000, to establish and carry on works at San 
Vicente de Casiellet (Province of Barcelona) for the manufacture of 
carbons for arc lamps and batteries. 


Catalogues.—MeEssrs. T. & T. Vicars, of 20, Bucklers- 
bury, E.C., and Earlstown, have published an excellent new list of 
their well-known mechanical stokers. Sectional views show clearly 
the principle of the device and its application to ordinary boilers, 
also tothe Marshall-Gainsboroagh water-tube boiler. A description 
and a good deal of general data of interest to engineers аге included, 
and numerous photographic illustrations appear of boiler rooms in 
electric light, tramway, and other power stations where the 
Vicars stokers are at work. We understand tbat the firm 
bas now on its books, or has just about completed, the 
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following orders:—For the Great Northern & City Railway, 20 
machines; Aston Manor Electric Lighting Station, 10 machincs ; 
Dudley Electric Lightiug Station, 4 machines (repeat order); 
Cardiff Electric Lighting Station, 14 machines, with conveying 
plant (worm type). including repeat order; Nottingham Electric 
Lighting Station, 16 machines, with conveying plant (worm and 
belt type); Liverpool Overhead Railway, 2 machines, with convey- 
ing plant (worm type), repeat order; British Insulated Wire Com- 
pany's works, 2 machines, (repeat order); Bristol Water Works, 
12 machines, with conveying plant (worm type); Stobhill Asylam, 
10 machines; North British Rubber Company, 10 machines, repeat 
order, with conveying plant (worm type); Portsmouth Electric 
Lighting Station, 8 machines, repeat order, with conveying plant 
(belt type), fifth repeat order; Antwerp Trams, 12 machines, with 
conveying plant (worm type); Plymouth Electricity Station, 
4 machines, second repeat order; Fulham Electric Lighting Station, 
6 machines, repeat order. Many other orders are in hand for large 
concerns for both natural and forced draught machines, and conver- 
sion of old type machines to forced draught, including repeat orders 
for over 90 machines. 

Messrs. Josepa Tomey & Soxs, Limitep, of Birmingham, have 
sent us lista of their improved needle lubricators, ‘‘Triplex” mag- 
nifying gauge glasses, and telescòpic gauge glass protectors. 

The FaIRBANES Company, of 78 and 80, City Road, E.C., have 
issued a little table for converting American dollats into English 
pounds, which they are publishing at a price of 6d. each. Firms 
haviog business relations with America are obliged to refer to 
American catalogues and price Jists, and this table is especially 
designed for convenierce in such reference. The Fairbanks Com- 
pany has included a few notes on the metric system. In the belief 
that many people are deterred from using the metric system by the 
large number of unneccszary units which are ordinarily referred to, 
the publishers have embodied only those which are actually used ia 
commerce, and havo added simple rules for converting metric 
iato English measures and weights. 

We have received from Messrs. JouNsoN & Рнїг1їрз‚ of Old 
Charlton, Kent, their new price lists of hot wire, iron-cased per- 
manent magnet moving-coil and iron-cased clectro-magnetic amme- 
ters and voltmeters. Much useful information is given respecting 
their well-known instruments, List E.M. is devoted to electro- 
magnetic ammeters and voltmeters in iron casss for continuous 
and alternating current: list P.M. deals with permanent magnet 
moving-coil ammeters and voltmeters in iron cases, and list H.W. 
with hot wire ammeters and voltmeters, switchboard and portab‘e 
ty pes. 

Lon UNION ErEcTa:rc Company, LiurTED, of Qaeen Victoria 
Street, E.C., has just issued a pamphlet, No. 1,001, in which 
particulars are given of "Union" new standard dynamos and 
motors for industrial purposes. The pamphlet is one of 10, setting 
out the advantages and varieties of the V-type macbine. The 
dynamos are usually constructed of the open type, but can be also 
made enclosed or enclosed and ventilated in the same way as the 
motors The company claim for their enclosed ventilated type cf 
motor that it has such efficient ventilation, both through the arma - 
ture by many cbannela and over the commutator, that it is able to 
be rated as highly as the open-type motor. Another advantage 
claimed for this machine, and covered by a patent, is the adjustable 
pole-pieces, enabling the brushes to have a tixed position as regards 
the machine, the adjustment being permanently made in the factory 
by means of the adjustable laminated pole shoes. ! 

Messrs. Т. F. WELcH & Cd. of Boston., U.S.A., have sent us a 
price list of their hardware and tools, gears and gear-cuttiog. 

The Taunton Locomotive MamuracrUBING Co, of Tauntcn, 
Mass., U.S A , are makers of snow-ploughs and sweepers for railway 
and tramway service, and illustrated lists thereof are in circulation, 
also of the Wainwright surface condenser, feed heaters, electric loco- 
motives, transfer tables for double-track cars, street sprinklers, &c. 

A list of the Zodel-Voith patent flexible insulating belt coupling 
has been brought out by MEssns. BERaTHEIL & Youna, of Camomile 
Street, E.C. 

A batch of circulars relating to telpher lines and their con- 
struction, has b2en sent to us by the UNITED TELPHERAGE Co, 
of New York. 

Mr. мот NonTH,cof St. Mary's Road, Sheffield, who is the 
sole agent in this country for the Benskin Manufacturing Company, 
of America, has sent us lists and a specimen of that firms Perfect 
leather and wood fillets for pattern-making. The leather fillet is 
claimed to be simple and cffective, a slight pressure of the finger 
fastening it in place on the most difficult curves, angles, &:. The 
obtuse angle wood fillet is made from best pine by a special process, 
and it is made with a slight bevel to fit taper on patterns, thus 
ensuring perfect edges. 1: is sold in 4 ft. lengths. It is claimed 
that the use of tbe Perfect” fillets produces a great saving in 
labour as compared with the old style, and that the sand leaves 
them as cleaa as any other part of the pattern. Mr. North also sup- 
plies tools for working the fillets. He has issued another list iu 
which his machine cut and machine-monlded wheels are shown. 

Тһе GeneraL ErEOTRIC Company (1900), Ілмітер, in its August 
„progress sheet details a number of its small specialities, such as 
motor switches, lampholders, glass shades; another list describes 
Wood's patent combined water-cart, rail-cleaner, ard tnow- 
sweeper. 


Bankruptcy Proceeding.—A receiving order Las been 
made on debtors’ petition, against W. Morton and W. T. Sampson, 
(Morton and Sampson, electrical and mechanical engineers, of 
Chester and Warrington). 


Dissolutions and Liquidations.—A meeting of the 
British Thom:oa-Houston, Ltd. (old company), will be held at €3, 


Cannon Street, E.C., to hear an account of the winding-up by the 
liquidator, Mr. James Devonshire. 

December 1st has been fixed as the date for lodging creditors’ 
claims, &c, in re D. Stewart & Co., Ltd. (in liquidation). 
Liquidator, R. H. Ballantine, 116, Hope Street, Glasgow. 

Messrs. C. W. Webster, A. L. Rhodes and 8. W. England (Rhodes 
and Webster, City Electrical Works, Paradise Street, Bradford) 
"s e partnership. Messrs. Rhodes and England attend 
o debts. 

Creditors of the Coley Electric Works, Ltd. (in liquidation), must 
send particulars of their claims to S. W. Oakley, 4, King Street, 
Cheapside, (the liquidator), by September 22nd. 

Messrs. J. A. Bauer & L. E. Schramm (Electrical and General 
Engineering Co., 17, Gracechurch Street, E. C.), have dissolved 
ринин Mr. Bauer will continue the business under the old 
style. 


Books Received.—“ Transactions of the North-East 
Coast Institution of Engineers and Shipbuilders.” Session 1901— 
02, Vol. xviii. London and Newcastle: Andrew Reid & Co, and 
the Institution. 

“ Calendar of the Glasgow and West of Scotland Technical 
College." Session 1902—03. Glasgow: Glasgow and West of 
Scotland Technical College. | | 

"Induciion Coils for Amateurs,” edited by Percival Marshall. 
London: Dawbarn & Ward. 6d. net. 

"Text-Book of Electro-Chemistry,” by S. Arrhenias. Trans- 
lated by John McCrae. London: Longmans, Green & Co, 1902. 
9a. 6d. net. 

Soience Abstracts, No. 56, August 25th, 1902. London 
Feilden Publishing Company, Limited. 23. 

" Electric Traction,” by J. W. Meares. 
Secretariat Press, 1902, Rs. 1—8, or 28. 31. 

“The Potash Salts,” by Dr. Lorentz Albert Groth. London: 
The Lombard Press, Limited, 1902. 

" General Reports of H M. Inspectors on Science and Art Schools 
and Classes and Evening Schools, and of Examiners in Science and 
Art for the Year 1901," and “General Reports of H.M. Inspeotor: 
on Elementary Schools and Trainiog Colleges for the Year 1901." 
Loncon: Eyre & Spottiswoode, 1902. 54d. and 1s. respectively. 

„Modern Iron Foundry Practice,” Part I., by Geo. R Bale. 
Pon and Manchester: The Technical Publishing Co., Ltd., 1902. 

з. net. 

" Journal of the Inatitution of Electrical Eogineers," Vol. 31, 
part 6, and Index. List of off :егв and members London: 
E. & F. N. Spon, Ltd. 2s. 


Calcutta: Bengal 


De Grelle Induction Motor, — A new type of 
asynchronous alternating current motor is being placed on the 
market by Messrs. De Grelle, Houdret & Co., 130, London Wall. 
This motor has a ribbed case, instead of a smooth cylindrizal case as 
generally used, ensuring perfect air cooling and consequently low 
temperature of the motor. The motors are lighter in weight, and, 
at the same time, posses great strength from the manner in which 


De GRELLE INDUCTION MOTOR. 


the ribs are secured. Automatic oiling arrangements are fitted t5 
all bearings. The motors are built for one, two, and three-phase, 
40 to 60-period circuits, 100 or 200 volts, from Ith to 50 m P. The 
makers guarantee a higher efficiency with this typa of motor tbaa it 
is possible to obtain with the smooth cylindrical-cased motors now 
in use. Toothed gear is fitted to the motors for speed reduction 


when required. 


New Dook.—Mesars. Whittaker & Co. will publish shortly 
a work on “Galvanic Batteries," by Mr. 8. R. Bottone. This book will 
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treat of the theory, construction, and use of elcctiic batteries, com- 
prising primary, single and double fluid cells, gas and secondary 
batteries, and will contain numerous illustrations, 


York United Gas Light Company v. British Power, 
Traction, and Lighting Company, Limited, – Аё York Police 
Court on Monday, the York United Gas Light Company sucd the 
British Power, Traction, ard Lighting Company, Limited, for 
£82 11s, 9d. due for gas supplied to the defendants’ works at Hull 
Road, York. The debt was not disputed, but objection was taken 
to the jurisdiction of the Court, and to two shareholders in the Gas 
Company adjudicating in the case. In the end, the defendant 


company's solicitor consented to a distress warrant being issued for 
the sum claimed. 


Trade Announcements.—The Lister Electric Manu- 
facturing Company, of Dursley, Gloucestershire, is about to be con- 
verted into a private limited company, and Mr. G. Del Revo, who 
has been asscciated for a number of years with Messrs. Ferranti, of 
Hollinwood, is joining the board of directors as managing director. 
The board will consist of Mr. G. and Mr. J. F. Lister (who have 
been associated with the business of the company since its com- 
mencement) and Mr. d. Del Revo. The company are making 
important additions to their works, aud are laying down 
additional special plant to meet the increasing demand for the 
Lister C C dynamos and motors. They are also at an early date 
putting a standard line of poly p ase mctors of an improved design 
on the market. 

We are informed that the business of the “Standard ” Electrical 
Engineering Company is now under the cole control of Mr. Frank 
R. Bowyer, of Tan Bank, Wellington, Salop, wha is responsible only 
for the completion of contracts and maintenance; Mr. G. Pierce 
(with whom Mr. Bowyer has been associated) attends to debts 
incurred previous to August ?3rd, and receives payments in respect 
of existing contracts in Wellirgten and Market Drayton. Mr. 
Bowyer will carry on business under the rame style as heretofore. 

The Kent Electric Power Syndicate, Limited, have taken 


chambers over the London and County Bauk at Chatham for their 
head offices. 


For Sale.— The Eastbourne Corporation wants tenders 
fur the purchase of steam engines, boilers, shafting, altcroators 
and exciters, meters, switchboard, transformers, and other 
steam and electrical plant now dists:d owirg to the construc- 
tion of new works. Гог further particulars see advertisement 
pages. 

The Southend Corporation wants tenders for two Davey-Paxman 
boilera, two small engines of the tame make, and two Crompton 
dynamos (the pier electric generating plant). For further par- 
ticulars see our advertisement pages. 


Electrical Exhibition.— A Corporation electrical exhi- 
bition will be held at Grimsby on October 9tb, 10th and 11th. 
Those who want to book space should see our advertisement pages 
to-day. 

Ponty pool.— Messrs. Alger & Son have been instructed 


by the local guardians to light the workhouse with electricity, the 
LG.B having given their permission. 


ELECTRIC LIGHT AND POWER NOTES. 


Adlington.—A company has notified its intention of 
applying for a prov. orcer to supply the town. 


Batley.—The T.C. proposes to utilise steam from the 
refuse destructor to generate current for traction and lighting, and 
has applied for alcan of £5,038 for the erection of the destructor 
alongs:de the electricity works. 


Birkdale.—The electric light is being eagerly sought 
after in Birkdale, and applications for supply are so numerous, that 


the company has decidcd to lay cables and extend them wherever it 
is possible to do so. | 


Brighton.—In connection with the building of the new 
generating station close to the sca at Southwick, grcat difficulty bas 
been experienced in finding foundations. Upon excavating test 
holes for the south wall, £1,200 has been spent without tuccess, and 
the Corporation has decided tuat the work shall be definitely 
abandoned. 

The T.C. spent some time at its meeting on August 21st, relative 
to orders for goods required for the electricity works being given 
to the Reason Manutacturing Company, Limited, Brighton. One 
of the members (Mr. Tczer) objected to goods being obtained from 
the company on the ground that it was practically ordering goods 
ot their own servant, as Mr. Arthur Wright, the Corporation's con- 
sulting engineer, was interested in the company. The Maycr 
replied that even if that was truc it did not matter if they got the 
best goods. Mr. Tozer thereupon characterised trading with the 
Reason Company as being illegal, but the Mayor denied this, and 
pointed out that Mr. Wright was not the Council's servant, he was 
the consulting engineer. In reply to questions as to what was Mr. 
Wright's positiun in the company, it was stated that the Mutual 
Electrical Trust Company were shareholders in the Reason Manu- 
facturing Company, and Mr. Wright was, practically speaking, the 
proprietor of one-third of the shares in the Mutual Company. 


Councillor Marx said he should like to know the amount of th: 
holding of the Mutual Company in the Reason Company, and 
thought that the Council should be told what was the holding cf 
Mr. Wright in the latter concern. Alderman Lowther pointed out 
that the name of Mr. Wright did nót appear on the list of share- 
holders. Mr. Tozer withdrew an assertion that Mr. Wright was 
head of the Reason Manufacturing Coropany, and suggested tha“ 
he was the largest shareholder. With that the matter dropped. 


Eceles.— In his annual report, the borough accountant 
states that the deficit on the year's working of the electric light 


undertaking amounts to £867 118. 4d. This is £738 10a. 4d. less 
than the previous year’s loss. 


Ebbw Vale.—The D.C. has resolved to accept the tender 
of the South Wales Electrical Power Distribution Co. for the supply 
of encrgy for lighting purposes. 


Frimley.—The U.D.C. has favourably considercd the 


question of cntcring upon a scheme to provide electricity in the 
district. 


Hastings.— The T.C. has applied to the L.G.B. for a 
loan of £644 for electric light mains extensions and a pressure- 
variation recording apparatus. | 

Heckmondwike.—O wing to the heavy premium required. 


the U.D.C. has decided not to insure the plant at the electric light 
works against breakdown or accident. 


Huddersfield.—The Electricity Committce has decided 
to make application to the L.G.B. for sanction to borrow £5,000 for 


the purchase of motors and appliances for the purposes of the 
Huddersfield Corporation Act, 1902. 


Kalgoorlie (W. A.).— The Kalgoorlie Elcctric Powe 


, and Lighting Corporation's plant is giving great satisfaction, and 


further contracts have been entered into with the Boulder Block 
Lightiog Syndicate, the Hannan's Cential Extended Gold Mining 
Company, and cther companies for the supply of electric power. 


Kceigliley.—The T.C. lias resolved to make application to 
the 1, G B. for sanction to borrow £6,000 forthe extension of mains and 
services, and the supply of motors and arc lamps on hire, viz., £750 
for services, £400 for meters, £1,200 for motors, £60 for arc 


lamps, £3,280 fcr extensions of mairs and 5 per cent. for con- 
tingencies. 


Leeds.—W Ше коше additional coal.elevating machinery 


was being erected at tbe electricity works, the elevator fell upon а 
man named Hart and killed bim. 


Levenshulme.— The U.D.C. has received notice from 
the Electricity Department of the Manchester Corporation, statii. g 


that it will be in & pcsition to supply current to the district for 
lightirg purposcs within a month. 


Liverpool.— At the half-yearly meeting of the Liverpool 
(ias Company last week, Mr. James Lister, the chairman, said that 
in spite of the electric light, tbe consumption of gas bad increased 
during the balf year by З per cent., and since June last by 44 per 
cent. Tbere fore, instead cf being in antagonism, the electric light 
was doing the ccmpany gocd. This is another irstance of tke 
curicus fact, which bes been obrervcd in ко many cases, that the 
intrcduction of electricity bercfits the gas undertaking. 


Wandudno.— Owing to the ever-increasing demand for 
electricity, the existing plant at the U.D.C.’s electricity works is £0 


heavily taxed, that it has been decided to instal another dynamo and 
engine in a temporary building. 


Gainsborough.--The Electric Supply and Traction Co. 
and the United Micctric Light and Power Company have intimated 
their intentions to apply jor prov. orders to supply the district 
within the Ccuncil's area When similar notices were received in 
1900, the Council proceeded to give notice of apply ing to the В of T. 
for its own order, but nothing was done, beyond depositing plans. 
It bas now been decided to take steps to secure the powers. 


Nantwich.—A L. G. B. inquiry into the application cf 
the U.D.C. for loans of £12,505 for electric lighting purpcses, and 


£1,275 for the erection of a refuse destructor, was held on August 
21st. 


Newton Abbot.— The Urban Electric Supply Company 
las offered to provide 20 100 ср. lamps for street lighting at £975 
for the 0:56 year. 


St. Helens (I. of W.).— The U. D. C. is negotiating with 
the Isle of Wigbt Electric Light and Power Company for the 
lighting of the town by electricity. For a five years’ contract the 
company cilers to light the lamps at 50s. each per year. 


Sandwich.—'The T.C. has received three notices from 


companies of their intention to apply for prov. orders to supply 
the district. 


Slough.—With the object of taking over frem the 
U.D.C. its electric lighting powers for Slough and Datchet, the 
Windsor and Eton Electrical Installation Company has formed a 
company entitled the Slongh and Datchet Electrical Supply Com- 
pany, with a capital of £50,000. 


Stafford.—The fine old church of St. Mary is to be 
lighted with electricity instead of gas, at a cost of £175. Messrs. 
Rooper are doing the work. Stafford is a place where the Corpora- 
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tion supplies cheap gas, and with the restricted vision characteristic 
of municipal traders, the Council, looks askance upon its younger 
project; with a population of over 20, 000, the plant installed has 
not attained to 400 x w. in six years. 


Trowbridge.—The U.D.C. having received communica- 
tions with respect to the leasing of the Council's powers under its 
prov. order, has icstrueted the Electricity Committee to fally con- 
sider an offer made by a company, which proposes to erect a central 
«tation at Radatock, and to supply energy in bulk to local authori- 
ties within a radius of 15 miles. The Council considers that by 
this echeme energy will be obtaiced cheaper than if it established 


its own works. 

Uvbridge.—The R. D. C. has given consent to the 
Uxbridge and District Electric Supply Company to supply the 
parishes of Harefield, West Drayton, and Yiewsley with electric 
light. 


Wilts and Somerset.—A scheme is on foot for the 
supply of electricity for lighting and motive power in Wiltshire and 
Somersetshire. According to the Colliery Guardian, a syndicate has 
been formed, and all the requircd capital obtained for erecting an 
extensive electrical generating station and plani at Radstcck. Bristol 
Corporation has intimated its intention of trying to prevent the 
песевғату powers being obtained. ! 

From the central works cables are to be laid to towns within a 
15-mile radius requiring electrical supply. Thus Trowbridge, 
Bradford-on-Avon, Westbury, Frome, Bath, Warminstcr, and pcs- 
sibly Melksham, Shepton Mallet, Wells, &c, will come within the 
scope of the new works. It is confidently anticipated that elec- 
tricity can be generated aud supplied at a price 50 per cent. less 
than it would cost a local authority to work a plant of its own. 


Winsford.—The B. of T. have informed the U.D.C. 
that they will allow consideration of the revocation of the 
Council's elcetric lighting order to stand over until January 1st, 
1903. 


* 


ELECTRIC TRACTION NOTES. 


Austria.— Plans are being prepared for the construction 
cf a system of municipal electric tramways in the town of Lemberg, 
application having just been made for tke necessary preliminary 
concession, 


Black pool.—The recei; ts of the Corporation trams from 
April 1st arc far from satisfactory. The takings to date amount to 
£20,000 (about £700 behind last year). Oath: promenade section 
there is a decrease of £1,700, and the total loss would have been 
greater but for the extra revenues derived from the New Road 
line, which was only opened this year. The falling-off is attributed 
to two causes, viz., the unfavourabie weather and the system of fares 
in operation. ' 


Bradford.—The T.C. has decided to extend its service of 
electri: trams from the terminus at Idle to Greengate, in response 
to a requisition from the latter town. 


Brighton.—Plans have been prepared by ihe borough 
surveyor for the extensicn of the electricity works at an estimated 
cost of £800 to accommodate the battery and reversible booster at 
presenton order. This battery is to assist the tramway engines 
over the peaks of tbe load. 


Brussels—Antwerp. — As recently announced, the 
Belgian Government has received an application for the con- 
cession of the propo:ed electric railway between Brussels and 
Antwerp. A further step in advance bas just been made by an 
authorisation that has been issned to the would-be concessionnaires, 
Mesers. Empain Fréres, to carry out the preliminary studies. This 
is tantamount to official recognition and approval of the project. 
Soundings are to be commenced without delay, and it is probable 
that a definite proporal will be placed before the Belgian Chamber 
before (he end of the present year. | 


Bucks,—The County Council has decided not to oppose 


the scheme of the London United Tramways Company to extend 


its service of clectric trams to Slough and Maidenhead, with 
branches to Datchet and Laogley Station. Counsel, however, will 
be retained with (he sole object of safeguarding the Council's rights 
with regard to the roads. 


Burnley.—The Tramways Committee has recommenced 


the T.C. to construct three additional electric tramway lines in: 


order to complete the огіріра! scheme. 


Bury.—The Tramways Committee has offered to con- 
stract а line for electric trams to Whitfield. The Whitfield C. D. C. 
ad the option of purchasing the track and equipment at the end of 

years, 


Dewsbury.—An inquiry was held last week into an appli- 
cation to borrow £10,000 for an extension of generating plant for 
the new tramways, which are to be ran by a company which is to 
pay lid. per unit for the power. The Dewsbury people are hoping 
for extensions in the near future giving them complete tramway 
Communication with Bradford, Huddersfield and Wakefield, but 
further powers are still necessary before this can be attained. 


France.— Ia Compagnie du Chemin de Fer Orleans has 
decided to adopt electric traction on the railway between Paris 
and Juvisy. 


Glasgow.—The Board of Trade inspector, Colonel Yorke, 
inspected the extension of the Corporation tramways lines to 
Cawtyne, Rutherglen, Cathcart and Polloksbaws last week. These 
extensions, it is expected, will be in full operation within the next 
few days. 

Replying to a criticiem at last week's meeting of the Town 
Council, the sub-convener of the Tramways Committee stated that. 
from June, 1901, t» May, 1902, there had been 22 fatal accidents on 
the system. The life-guard recommended by the Board of Trade had 
been fitted on 400 cara, and was being placed on the remainder as 
quickly as possible. Thetime tables were regulated to give anaverage 
speed of 64 miles per hour. In no other city was the average speed 
less. In America where there were no speed regulations—no Board 
of Trade, in fact the cara were run at any speed. The department 
were doing what no other city was doing, namely, fitting Newell 
electro-maznetic brakes to all their cars, at a cost of £20,000. 

Malifax.—Tbhe Т.С. has decided to allow Mr. F. 
Speucer, electric tramways manager, to accept an articled pupil, a 
privilege enjoyed by the electrical engineer (Mr. Rogerson), and 
the gas and borough engineers. 


Iludderstield.—Whilst unable to see its way to extend 
the electric trams to Brighouse at present, the T.C. bas expressed 
willingness to consult with the Mirfield U. . C. and the B.E.T. 
Company with respect to an extcnsion to Mirfield, and subject. to 
the gradients being improved, it has been decided to apply to the 
B. of T. for power to construct an electric tramway to Newsome. 

Tbe borough engineer has been instructed to prepare plans, speci- 
ficatiozs, &c., for the reconstruction of three sections of tramway, 
and to obtain tenders for the following material::—200 tocs rails, 
10 tons fishplates, 20 pairs points, and 20 crossinge, 1 ton 16 cwt. 
l-in. bolts and nuts, 18 cwt. }-in. bolts and nuts, 150 12-ft. copper 
bonds, 250 tons Portland cement, 480 tons pitch, 12,000 gallons oil, 
350 tons 4-in. racking, 400 tons tand, and 300 tons Lancashire 


setts. 

Keighley.—A fortnight ago the T.C. discussed the 
question of a change from horse to electric traction in connection 
with the tramways, but as the initial outlay was estimated at 
something like £22,000, and such an expenditure would necessarily 
result in an augmentation of the rates—at present at the high 
figure of 103. in the E- the proposal was defeated by 11 votes to 6. 
After this, Councillor Thomson gave the following notice of 
mot ion: That the necersary steps be taken to obtain borrowing 
powers for the equipment of the present tramways with electric 
traction, and to obtain a prov. order authorising the construction of 
other tramways within the borougb.” Tke Ratepayers’ Asscciation 
on learning of the effort to reopen the question, passed a resolution 
praying that the Council would reject the motion ; but at the Council 
meeting held on Tuesday Councillor Thomson withdrew his motion. 
Our local correspondent says that Keighley people would favour 
electric tramways to-morrow were tbe rates not already so burden- 
some. 


Liverpool,—The new electric tramways from the recent 
southern terminus of the tramways in Aigburth Vale to Garston has 
been completed. This length of tramways was projected by a 
local company, and powers for constructing it were obtained. The 
powers were taken over by the City Council, whose ofticials have 
constructed the line. 


Liverpool—Manchester.—The prospects of the elcetri— 
fication of the Lancasbire and Yorkshire line and of the line worked 
by the Midland, Great Northern and Great Central railways 
between Manchester and Liverpool has aroused interest in the 
Cistrict afresh in electrical tracticn and local railway matters. — It 
is taken for granted that if the companies named electrify their 
Liverpool—Manchester Jines, the London and North-Western will 
do the same. The movement towards electrification has been made 
in view «f the early construction cf the mono-rail line between 
Liverpool and Mauchester. Electrical traction, thercfore, promises 
to be an absorbing topic in the district, and to find much work for 
electrical engineers for some time to come. 


Maidstone.—The Parliamentary Committee of the Kent 
County Council reported last week that the Maidstone Corpora- 
tion's scbeme fer а light railway to East Barming will 
traverse nearly two miles of road under the jurisdiction of the 
Cousty Council. The Committee recommended that the road 
should be widened by the promoters at all points to 24 ft ; wherever 
it falls below that width, and it the Corporation declincs to accept 
a clause to this effect, the Council decided to oppose the scheme. 
With regard to the Crystal Palace light railway, it was reported 
that the scheme was open to no objection. 


Melbourne (Victoria).—At the request of the Minister 
of Railways, Mr. Rennick, Engineer for Railway Construction, bas 
prepared a report with a view to the establishment of electric tram- 
ways to the suburbs. He says that the time is now ripe for the 
extension of the tramway system, and recommends that 13 lines, 
aggregatiog 50 miles, should be constructed to start with. The over- 
head or trolley system he thinks thc cheapest to construct. The 
cost for a single line per mile would ba £7,000 fer the lightest, 
and £12,000 for the heaviest. Mr. Rennick also adds that it 
will be necessary to convert the suburban railway system to tho 
electric system in the near future. 
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Mersey Railway.— In their latest report the directors 
regret the continued decrease in the traffic receipts, which is due to 
the competition of the Birkenhead tramway system. 


Motor Cars for Electrical Engineers.—The New York 
Edison Co. has placed orders for а number of motor cars for the 
use of the superintendents of the various lighting and power sta- 
tions in New York and Brooklyn. Naturally, electrical motor cars 
have been selected, the order having been placed with the Electrical 
Vehicle Co., of Hartford, Conn., U.S.A. 


Paisley.—Much dissatisfaction is expressed at the slow- 
ness shown with the electrification of the tramway system for which 
Mr. Murphy, of Dublin, obtained the provisional order. 


Rhosllanerehrugog.— The construction of the first 
electric tramway in North Wales has been commenced by a com- 
pany. The first section will run from Wrexham to Rhosllanerchru- 
gog, and Brymbo and Coedpoeth Parish Council is making an effort 
to get the line extended to Brymbo. 


Stirling.—The T.C. has received intimation of a private 
company's intention to establish a line of electric tramways between 
Stirling and Bannockburn shortly, provided the Council grant 
electric power from its supply station and assist in other ways. 
The Council seems to favourably entertain the idea, and has remitted 
to a committee to report. 


Tramear Building.—A delegate mecting of operative 
tramcar builders from all United Kingdom centres of the trade, 
lasting three days, has just been held in Manchester. The recent 
development of the industry and keen competition bave made it 
desirable that uniform conditiors of work should be observed. A 
series of regulations was adopted which the delegates hope will be 
found acceptable to the corporations, companies, and contractors 
affected. An endeavour to form a conciliation board was resolved 
upon, and firms are asked to adopt the Board of Trade regulations 
against lead poisoning.—The Times. 


Unsworth,—The В. of T., on the advice of Major 
Druitt, has renewed the license to the Tramway Company to use 
the lines for steam power for two years from August 11th. | 


Wirral Railway.—At the half-ycarly meeting of the 
Wirral Railway Company, on 25th inst., Mr. T. H. Jackson said 
that they were feeling the competition from the opening of electric 
tramways in the district, but as these brought increased population 
the company would expect to share in the general prosperity. They 
bad several schemes under consideration for running the railway by 
electricity, but nothing had yet been decided upon. Probably they 
would wait to see the effect of electric traction on the Mersey 
Tunnel Railway, which, it was expected, would be in operation in 
{Те ensuing spring. 


TELEGRAPH AND TELEPHONE NOTES 


— . — 


Brighton Telephones.— Last week, by 32 votes to 5, 
the Council adopted a municipal telephone scheme, tho license for 
which was granted last year. A local paper details the position of 
matters thus:—The exchange area embraces Brighton, Shoreham, 
Steyning, Hurstpierpoint, Burgess Hill and Rottingdean. Hove 
was included, but she refuses to admit the wires. The proposal is 
to establish a 2,000-line exchange,—that is, to start by making pro- 
vision for 2,000 subscribers. The tolls are to be £5 10e., or, alterna- 
tively, a rental of £3 10s., plus 1d. per call. The number of pro- 
mised subscribers is 685, independently of 146 in Hove. The 
estimated expenditure is £45,000, which includes £3,000 for the 
installation in Hove. Tenders have been received showing that the 
work can be carried out well within that amount. Sanction has 
Leen asked for a loan of £45,000, but the L.G.B. refused their 
sanction, on account of the refusal of Hove to admit the wires. The 
Department asked for revised estimates with Hove cut out, and the 
engineer has been directed to revise them accordingly. In opposi- 
tion to the contenticns of Hove, it is said that the wires could bc 
taken into Hove by the overhead system, as has been done under 
like conditions by the Glasgow Corporation. Brighton has already 
expended £3,500 in the laying of ducts beneath the tramway 
tracks, and has incurred large liabilities to the engineer. He con- 
siders that if the Corporation compel inhabitants to continue to pay 
the company £10 a year. for a telephone service, when other towns 
are paying the municipality but £5 or £6, its policy will hereafter 
be characterised as “timid and shortsighted.” The working 
expenses, including repayment of loan and interest charges, and the 
provision of a depreciation fund, are estimated at £10,269, against 
revenue from 2,000 subscribers, at an average rental of £5 5s., of 
£11,469, leaving a balance of profit of £1,200. Cost of construction 
(including engineer's fee of 5 per cent. on the outlay )—£43,461 12s. 
The repayment of the loan was to extend over 25 years. 


Huddersfield Telephones.—At the July meeting, the 


Huddersfield Borough Council resolved that an agreement be entered 


into with the National Telephone Company for laying underground 
wires within the borough for a period expiring in 1911. The town 
clerk has since received a communication from the National Tele- 
phone Company declining to peruse the proposed agreement on 
the basis of & consent terminating in 1911. At the meeting of the 
Council on 20th inst., Alderman J. Sugden, by letter, referred to 
the “inglorious termination" of this question, of granting the 
company permission to lay underground wires, now that the Cor- 
poration has abandoned the intention of establishing a municipal 
telephone exchange. Alderman Sugden eaid that at the September 
meeting, he would move another resolution, to end or mend all 
that had been done, with the object of preventing further loss of 
revenue to the town. 


New CS. Iris.“ —On the 21stinst., Messre. David J. Dunlop 
and Co.,of Inch Works, Port Glasgow, successfully launched from 
their yard the twin-screw cable-laying and repairing steamer /ris, 
built to the order of the Pacific Cable Board. The length of the 
vessel on load line is 285 ft.; breadth moulded, 40 ft. 6 in.; and 
depth moulded to spar deck, 25 ft, with a gross tonnage of about 
2,300. The vessel has been built to Lloyd's highest class as я spar- 
deck steamcr, and contains four cable tanks, picking-up gear 
forward, bow and stern sheaves, and paying-out machinery aft. 
There is also an electric light installation consisting of two engines 
and dynamos by Messrs. Wm. Harvie & Co. 


. Sheffield. Telephones.—The Corporation proposes to 
apply to the Postmaster-General for a license to establish a muni- 
cipal: telephone system. The capital expenditure is estimated at 
4100, C00, and the revenue at £17,000. 


Telegraphic Interruptions and Repairs :— 


| CABLES. INTERRUPTED, REPAIRED, 
Latakia-Cyprus oe eo oe ee ев ee June 20, 1599 eo ee 
Communication with Carthagena and B . 

quilla (Columbia) T 59 ЯС .. Dec. 8, 1900 


Trinidad-Demerara Мо. 1 
Communication with Bolama 
St. Lucia-8t. Vincent. z T es 
Bt. Lucia-Grenada ih T T ee 
Dominica-Martinique.. ee ee T oe 
Bt. Lucia-Martinique .. ©» ee - . Мау 8, 1902. T 
Guadeloupe- Martinique m - a .. May 9, 1904  .. e» 
Santa Cruz de Teneriffe to Tejita de Teneriffe July 4,1902 .. 98 
Puerto Plata- Martinique. $5 v4 .. July 10, 1902 : 
Guantanamo-Mole St. Nichola 87 S Апр. 5, 100 gà 
Nagasaki-l'usan (between Tsushima and Fusan) Aug. 5. 1902 ., August 21 
Cape Town-Mossamcdes |... és eo Aug. 15, 1902 . August 24 
Cayenne-Pinhciro ee Aug. 13, 1902 . ES 
LANDLINES :— 

Route ria Hanekin on Persian territory. .. Feb, 24, 1900 .. T 
Communication with Tientsin and Taku vía 

Helampo es EM ee oe oe July 18, 1900 eo 
Communication with Juneau, Alaska  .. .. Aug. 13, 1902 .. - 
All lines between Blagowestchensk- W ladiwos- Р 

tock (Siberia) .. ss se à ` .. Aug. 22, 1902 .. August 23 


.. Aug. 27, 1901 

.. April 18, 1902 
.. May B, 1902 T 
.. May 8, 1902 А 

ee oe May 8, 1902 


е o ° 
. . Lj 
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Underground Telegraph Cables.—Mr. Austen Cham- 
berlain, the new Postmaster-General, has informed the Glasgow 
Chamber of Commerce, that he will not lose sight of the importance 


of laying an underground telegraph cable between London and 
Scotland. 


Wireless Telegraphy.—New York lec/ricity of August 
13th says that papers have been served by the De Forest Wireless 
Telegraph Company on the Marconi Wireless Telegraph Company, 
of America, and the firm of E. Rollins Morse & Brother, its financial 
agente, to appear in a damage suit to recover $1,000,000, the extent 
of injuries claimed to have been inflicted by the Marconi Company 
through its alleged publication of an article in a New York daily 
newapaper. This article stated in substance that the Marconi Com- 


. pany, осе of the present defendants, was bringing an action against 


the De Forest Company for the infringement of thc patent righta 
in America of the Marconi service, and went on to say that the 
Marconi tystem would legally stand against all others, none of tha 
three foreign systems having been patented in America, and the 
single American company (the De Forest) holding patent rights 
which would, it said, expire next year. The De Forest people assert 
that the article is false, as no action was pending against them, that 
the De Forest patents arc unimpeachnble, and that the Marconi 
people “ maliciously, and with intent to injure the plaintiff in its 
business, caused the article as above set forth in t).e said newspaper, 
and the substance thereof, to be reproduced in various other news- 
papers of general circulation throughout the United States cf 
America and foreign countries." 

The Daily Mail Paris correspondent says that a wireless telegraph 


` station will shortly be crected at the Auderville lighthouse, near 


Cherbourg, at a cost of 43,000. The station is expected to bo of 
alt a ace to the steamship companies making Cherbourg a port 
of call. . an ws 

It is reported from Ottawa that the Department of Public Works 
is despatching an official to Anticosti.to initiate the building of a 
series of Marconi wireless telegraphy stations. 


Wireless Telephony.—Reuter’s agent at Sassnitz says 


‚ that on Sunday morning the first messages were exchanged by wire- 


less telegraphy and wireless telephony between the stations of 
Sassnitz and Kolberg, which are 170 kilometres apart, and which 
were erected by thc Siemens- Halske Electrical Company, of Berlin, 
for experimental purposes. 


(Continued on page 352.) 
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ELECTRICITY AT THE COVENT GARDEN 
OPERA HOUSE. 


THE application of! electric“ power belongs to the more 
recent innovations! of stageland, зара as far ав we are 
aware, its introduction has so! far? only been undertaken: in 
two cases, namely, 
at the Theatre 
Royal, Drury Lane, 
and at the Royal 
‘Opera House, Co- 
vent Garden. In 
both these cases 
electric power was 
introduced at the 
instance of Мт. 
Edwin O. Sachs, in 
connection with his 
patent system of 
“bridges.” The 
Royal Opera House 
also makes use of 
electric power for 
some of its hoists 
and for the fans 
in tits ventilation 
scheme. The Opera 
House is thus the 
first theatre in ‘which electricity has really been applied to 
the full extent, in accordance with modern ideas. 

An entirely ‘new stage equipment has been provided on 
modern lines, everything above the stage being now worked 
on the Brandt patent counterweight system, and everything 
below it on'Sachs's patent electrical bridge system. 

The stage may be described as comprising; a series of six 
horizontal sections 
running parallel 
with the curtain 
line from front to 
back, each section 
being 8 ft. wide, 
and the whole being 
followed by a large 
back or rear stage. 
The first section 
contains nothing 
but a plain “ carpet 
cut,” and openings 
to take the old- 
fashioned * grave" 
trap, “star” trap, 
or other similar 
contrivances, The 
second and third 
sections comprise 
large bridges, which 
can {be raised 6 ft. E T 
above the stage, or lowered 8 ft.!below the stage, constructed 
in two levels, on the lower of which appliances can be 
installed for the purpose of raising minor platforms above 
stage level, or sinking traps and the like. The fourth, fifth, 
and] sixth sections consist of large bridges running right 


View or Ввіроеѕ; ONE Ráismp, Two LOWERED. 


MOTORS AND GEAR FOR OPERATING THE BRiDGES. 


across the stage front, which can be raised 9 ft. above the 
stage, or lowered 8 ft. below. The back stage has no open- 
ings or mechanism, beyond certain trap doors to a scenery 
store and the necessary electrical mechanism for raising and 
lowering scenery for storage purposes. 

Between the various sections of the stage, long longi- 
tudinal flaps, 2 ft. 
wide, have been 
formed, and these 
can be easily opened 
to allow scenery to 
be passed through 
below for trans- 
formation scenes 
and the like. Each 
section is equipped 
with what is termed 
a pair of chariota, 
to hold “wing” 
lights placed on so- 
called “wing” 
ladders. 

All the electrical 
bridges are worked 
from the **mezza- 
nine" level with 
ordinary switch- 
boards, and can be 
raised and lowered at various speeds, taking loads up to 
2 tons. 

Above the stage level, each section has ite series of linea 
to take “cloths,” borders, &c. Each section has a batten, 
from which the electric battens are suspended, and a large 
wooden lattice girder, from which heavy pieces of scenery 
can be suspended. 

Throughont the 
structure and 
mechanism steel 
has been used, iron 
pulleys and wire 
cable, and the in- 
flammable materials 
have been reduced 
to the minimum; 
seeing that the 
electric light has 
been installed, the 
risk of an outbreak 
of fire or of its 
spread has been 
materially reduced 

One of our illus. 

trations shows the 
* bridges" at work, 
bridges Nos. 8 and 
4 having been 
lowered 8 ft. below 
stage level, and bridge No. 5 raised 6 ft. above stage level. In 
the illustration the counterweighte, which take up a 
large proportion of the load of each bridge, are distinotly 
visible. Another view shows two of the motors with winding 
gear for raising the bridges. These appliances are placed at 
E 
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the cellar level directly below the bridges which they work; 
each motor set is entirely independent and complete in itself. 
Power is supplied at 200 volts to four-pole enclosed motors, 
which are shunt-wound, and develop from 7 to 10 B. H. p. 
when running at 520 revolutions per minute, although 
capable of giving higher outputs on an emergency. Speed is 
reduced by a large worm and worm-wheel, the worm-wheel 
being keyed to a shaft which carries two winding drums, 
and it is upon these drums that the steel ropes are wound 
which raise the lifts at their four corners. 

Oneof the following figures shows the starting and reversing 
switches for bridges 
Nos. 8, 4 and 
9. The starting 
switches are placed 
on the mezzanine 
level on the prompt 
side, from which 
the working of the 
bridges can be easily 
supervised. As 
usual with lifts, the 
bridges carry safety 
catches to guard 
against the event of 
a rope breaking, Eu fev 
and automatic 
switches have been 
provided for cut- 
ting off the current 
from the motor in 
case of the attendant losing his head. These safety switches 
are fitted on the upright guides to each bridge, and are so 
placed as to cut off the current immediately the bridge 
arrives at the highest or lowest point. An arm which pro- 
jects from the enclosed box containing the switch is knocked 
over as soon as the framework of the lift comes in contact 
with it. In addition, there is a magnetically-controlled 
brake on the motor shaft, which stops the motor as soon as 
the current is cut off. At the further end of the worm- 
shaft, 4.e., on the opposite end to where the motor is placed, 
and not visible in the illustration, there is a winding or 
windlass gear, which can be brought into action, so that the 


`. . CONTROLLING GEAR FOR BRIDGES. 


bridges can be worked by relays of men, in case of the elec- 


trical work having a breakdown. 

Regarding the hoist at the back of the stage referred to 
above, which has been described as the scenery-lifting gear, 
one of the figures shows the main features of this appli- 
ance, Which has been placed in & niche some 80 ft. above 
stage-level on the prompt side. The object of the appliance 
is to raise 60-ft. lengths of scenery from the scene store 
below stage-level up toand on to the stage, the lengths of 
scenery being hung in bundles of three or four to wires 
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ELECTRIC SCENE- STO BRE LIFT GEA. 
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running over pulleys and the wires being carried down onito. 
the winding gear of the appliance illustrated. 

The maximum load of scenery to be hoisted at any one 
time is 15 cwt., and this load is to be raised at speeds 
varying from 60 to 100 ft. per minute. The motor is sup- 
plied from 100-volt mains, and is rated at 5 B. H. P. 

The stage system of electric lighting is entirely independent 
of the system of lighting in the front of the house. The 
latter is of quite an ordinary character, the mains being run 
to different sections of the auditorium ; the principal saloons, 
vestibules, &c., have a special switchboard. placed in the 
cellar underneath 
the Bow Street ves- 
fibule. As far as 
the lighting of the 
stage is concerned, 
the system is the 
most elaborate to be 
found in these isles; 
in this case the 
work was done 
under the special 
direction of Mr. 
Wingfield Bowles, 
who had already 
been entrusted with 
the lighting scheme 
by the previous 
owners of the pro- 
perty, prior to the 
advent of the Grand 
Opera Syndicate. The current enters at cellar-level into 
a special chamber, where it goes from a main switchboard 
which carries two large change-over switches of 1,000 
amperes each to the stage switch-room, which has been 
placed at mezzanine level along the front line of the stage, 
just below the curtain, in such a way that there is also 8 look- 
out hole over the etage from: the floats close to the prompter’s 
box. The figure below shows a view of the main 
switchboard in the switch-room; from here the ‘lights are 


MAN SWITCHBOARD. 


worked on two entirely distinct circuits, supplied from 
different sources, and in four colours, namely, orange, red, 
blue and white, with the greatest possible distributions. 
There is, of course, little that can be novel in the actual 
wiring of the stage, but the facts that there are four colours 
to be dealt with, and two distinct systems to supply, make 
the instaliation an interesting one. The six big battens are 


may 
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60 ft. long, each holding 220 lamps of 16 C. P., divided 
into the following colours: — 80 white, 40 orange, 50 red, 
and 50 blue lights. For these battens there are 24 regulators 
with liquid resistances, so that the intensity of light can be 
easily charged without causing any irregularity. 


Each 
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colour on each batten can be varied independently. The six 
battens, 60 ft. long, are constructed in light steel lattice 
work, with a grooved oak plank to take the wiring. The 
cables at each end of the batten are carried down to the first 
fly gallery, where they are connected to special connecting- 
boxes, of special design. A few white lights are inde- 
pendently wired from a separate switch, so that when the 
stage lighting is not in 
use for scenic purposes, 
sufficient light can be 
obtained from the bat- 
tens for ordinary 
carpentry and every-day 
work, The width of 
the battens is about 
8 in. Each weighs 
approximately from 16 
cwt. to 18 cwt., and is 
hung from steel ropes 
which are taken over 
the pulleys in the 
“gridiron ” to a counter- 
weight arrangement 
similar to that of the 
scenery on the Brandt 
system. Of the six 
battens, three are worked 
from the one system of 
current and three from 
the other. What we 
have said regarding 
the battens applies 
practically to the 
“wing” ladders, the 
float and to the pro- 
scenium lights. The 
total number of lights in 
the float aggregates 
250, of which th 

majority are again А 
white lights, and each “wing” light carries 75 
lamps, also split up in such a manner that there 
are quite as many white lights as there are of any other 
individual colour. It is unnecessary to remark that there 
bas to be a considerable amount of plug work on a stage of 
this description, and a great deal of supplementary lighting, 


all of which has „been: carefully thought’, out, во as t 

light up a vast stage with due economy and regard t« 

practical requirements, The resistances referred to above 

are placed in the main switch room on the cellar level, so 

that the wires, which run over pulleys in the switchboard, 
have an almost vertical drop into the 
resistances below. The switchboard has 
one particular feature in the form of four 
hand-wheels for the colours red, white, blue 
and orange respectively, of which any one 
will control its respective colour and as 
many of the circuits of that colour as may 
be required, each circuit being thrown into 
gear on toa shaft worked by these wheels 
worm-fashion. All the appliances are of 
course housed with due care against fire 
risk, the switch room being iron sheeted, 
and the main switch room built of brick with 
a concrete roof. Every possible care has 
been taken to ensure safety, and the stage 
wiring, as well as the whole of the in- 
stallation, has been subjected to a number 
of tests by the various authorities who have 
control of the building. 

As far as the lighting, designed by Mr. 
Wingfield Bowles, is concerned, the firm 
engaged was Messrs. Townsend, Tamplin 

and Makovski. On the main stage mechanism, 
described in the earlier part of this article, 
the principal contractors were Messrs. Drew- 
Bear, Perks & Co., for all civil engineering 
work, and the Thames Iron Works and 


Engineering Company for all electrical 
mechanical work, Mr, Flood, of the 
electrical department, acting for the latter himself, 


In respect to the ventilation appliances, the Plenum 
system was adopted ; the usual methods of fan work were 
applied by Messrs. Stott & Co., the mctors selected being 
those of Messrs. Verity. The whole of the modernised 
appliances, which are now in full working order, were brought 
into use with considerable effect during the first week of 
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DussmLDoRF EXHIBITION: ELEOTRICALLY-DRIVEN Hoisting MACH (See next page.) 


the Coronation Opera Season, under the cbarge of Mr. 
Crawshaw, the electrician of the theatre; the stage manager, 
on whom so much depends, being Mr. Neilson, and the stage 
mechanist, Mr. Affleck. 

It is to be hoped, as has already been well shown during the 
early weeks of the Opera Season, that the-efforts of Mr. 
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Sachs to give the metropolis all the improvements of a 
modernised stage, with the necessary appurtenances, will 
bear fruit, as in the case of the Covent Garden Theatre, and 
that the other great theatres of the metropolis, among which 
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DUSSELDORF EXHIBITION: VIEW OF HoisriNG MOTOR. 


should rank primarily Drury Lane and Her Majesty's 
Theatre, will follow the example so ably set by the public- 
spirited directorate of the Grand Opera Syndicate. 


ELECTRICAL PLANT AT THE DUSSELDORF 
EXHIBITION. 


(Continued frem page 151.) 

AN exhibit of special interest is an electrically-driven main 
shaft hoisting machine, which was constructed by the 
Aktiengesellschaft Bergwerksverein Friedrich Wilhelmshiitte 


in Mülheim a. d, Ruhr, in co-operation with the Siemens an 
Halske Aktiengesellschaft in Berlin, and will, at the а 
of the Exhibition, be erected at the Zollern П. pit of the 
Gelsenkirchener Bergwerks-Aktiengesellschaft. 

The latter firm operates all the machines of the new plant 
at the above-mentioned pit electrically, and decided in 
March, 1901, after a thorough study of the technical and 
economical questions involved in electric hoisting, to intro- 
duce electrically-operated main hoisting machines. 

The machine is designed to raise a load of 4,200 kg. of 
coal, corresponding to six trucks of 700 kg. each, in one lift 
from a depth of 500 metres (at first 280 metres) with a 
maximum speed of 20 metres (at first 10 metres) per second. 
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With 16 effective hoisting hours per day and a depth of 500 
metres, the daily capacity is 2,700 tons, with a single un- 
loading platform, With a double platform the capacity 
increases to 2,200 tons, and with three platforms to 4,000 tons, 

The Koepe system of driving pulley is 
used, in which the hoisting rope passes but 
once around the pulley, and is driven by the 
friction of the oak lining, with which the 
groove is provided. 

The Koepe driving pulley is most suit- 
able in the case of hoisting from one level 
only, as the mechanical connection between 
the two cages, viz., the rope, renders a 
change in their relative position impos- 
sible. It has, moreover, the advantage 
of requiring only a very small con- 
structional width and small moving masses, 
giving in consequencea quicker acceleration. , 

Ав by this system the hoisting rope is 
continued below the cages as tail rope, the 
total load is perfectly balanced, and the 
working conditions of the motors are 
very favourable, especially during the 
acceleration. 

The diameter of the Koepe pulley was 
fixed at 6 metres, that is to say, assmall as is 
consistent with the durability of the rope, 
and the necessary small specific pressure 
between rope and pulley, because smaller 
electric motors can be used if the speed is increased. 

Electrical energy is transmitted to the motors as continuous 
current at 500 volts, because, in connection with a buffer 
storage battery, this gives a good storage of power for the 
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very intermittent work,'and, moreover, the gradaal switching- 
in of the voltage, with increasing speed, allows of accele- 
rating with a minimum loss, 
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The general arrangement is, as figs. 1 and 3 show, very 
simple. On each side of the driving pulley, and keyed 
directly to tke main axle, is an electric motor of 1,400 K. P. 
maximum. Outside the motors powerful main bearings are 
arranged, with automatic ring lubrication. Instead of a 
single driving motor, a eet of two was chosen, partly because 
by series, or parallel control, the maximum hoisting speed 
could be either 10 or 20 metres per second, and partly 
because if one motor were stopped from one reason or 
another, the hoisting could be continued with reduced load, 
in order to bring the miners to bank, &c. 

By the gradual switching in of the storage battery, and 
alteration of the exciting current of the motor magnets, 
other speeds can be attained without energy losses, so that 
the attainable speeds are 2, 4, 5,6, 8—10, 12, 16— 
20 m. per sec. Since the losses at speeds intermediate to these 


The gradual application of the voltage is attained by 
dividing the storage battery into four groups, and switching 
these groups in step by step, using small starting resistances 
between the groups. 

The order in which the individual groups are switched in 
varies in alternate trips, first the one terminal of the whole 
battery being used as the fixed motor terminal, and then the 
other, or as we may say, the battery is discharged from right 
to left when the one cage is ascending, and from left to 
right when the other cage ascends. The various groups and 
cells will be thus subjected to as nearly as possible the same 
working conditions, A small number of cells at each end of 
the battery can be switched in individually. These are used 
for mancuvring, especially for the small movements 
necessary to unload the various stages of the cage at a single 
platform. These cells are charged by means of a special 
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are very small, the machine can practically be run perma- 
nently at any speed. For rope examination the speed can 
be reduced to 30 cm. per second. 

In front of the hoisting machine, as seen from the driver's 
position, is fixed the depth indicator, which shows the exact 
posilion of the cage in the shaft at any time, and is directly 
connected with a Banmann’s safety device. The latter pre- 
vents the maximum speed being exceeded, and ensures a 
proper diminution of speed as the cage approaches the bank. 
If the speed exceeds the specified maximum at any point, 
the brake is automatically applied, the current being at the 
same time cut off. Moreover, below this safety device, and 
connected directly to it, is a so-called retarding apparatus, 
Which automatically switches off the electric energy, by 
gradually turning back the lever of the starting gear, in case 


the attendant has neglected to do this, as the cage approaches 
the bank, | 


small boosting dynamo. The small but liberally designed 
etarting resistances are combined with the above-mentioned 
starting Switch gear under the motor driver's position. 
This starting gear of cylindrical form, carries on its outer 
periphery the switch contacts, in front of which the rotating 
switch arm mores, 

The starting gear, the connection diagram of which is 
given in fig. 2, consists of two perfectly separated starting 
resistances, 

At a speed of 20 m.p.s each motor has its own starting 
resistance, but at 10 m. p.s., the two motors being in series, 
only one starting resistance is used. There is thus a 
perfect reserve. In addition to this the starting resistance 
is so arranged as to allow of various reserve connections 
being introduced by means of the grouping switch in the 
room above, These arrangements can be seen from fig. 2. 
It is thus possible, if one motor breaks down, to continue 
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work with the other, and, further, to connect either of the 
starting resistance with either of the motors. Provision is 
made so that the work can be continued with the battery 
cut out, in which case the two starting resistances are 
connected in series ав a common starting resistance for the 
two motors, which are likewise in series. 

The vertical axle of the starting gear is continued up- 
wards through the arched foundation, and receives its move- 
ment through a rack and pinion from the pneumatic 
auxiliary regulating gear in the room above. The latter 
consists in the main of two cylinders boltcd to à ccmmon 
centre block, the working cylinder and the dashpot cylinder, 
in which, connected simply by means of the piston rode, 
the pistons travel. These are also connected to the driving 
rod. The working piston is put into motion by means of 
compressed air, the dashpot piston serving to damp and 
arrest the motion. 

The compressed air gear is worked on the differential 
system, in which the movement of the driving piston rod is 
used to bring the valve back to its centre position. This 
valve gear is contained in the stcering block in front. 

The pneumatic engine is ret in motion by moving the 
switch lever. The path of the working piston corresponds 
exactly with that of the lever in the steering block slct. 

In the position of rest, the lever leans towards the 
attendant ; from this position it is first moved either to the 
right or left, thereby actuating through a compressed air 
transmission the switchgear in the rear, which determincs 
the direction of rotation of the motors. Thus, when the 
lever is in the right-hhnd slot, the right-hand cage ascends, 
and rire versa. 

In addition to this switch lever, the steering block has a 
brake lever actuating the pneumatic brake. This brake lever 
has a stop which only allows of its motion when the switch 
lever is in the no-current position. 

The pneumatic brake, distinguished by a brake cylinder 
fixed vertically in front of the hoisting machine, and 
actuating the four brake blocks by means of simple levers, 
differs very little from the usual steam brakes used with 
steam winding engines. As already mentioned, this can be 
actuated not only by the hand lever, but also by the safety 
apparatus, which at the same time cuts off the current. In 
addition to this, the main brake lever can be worked through 
a gravity screw brake which is fixed under the flcor, the 
observer above seeing only a cast-iron pillar. 

This pillar carries the weight-releasing lever, which can be 
worked by the attendant in case of the failure of the pneu- 
matic brake. The pillar contains also a winch for winding 
up the fallen weight. 

(To be continued.) 
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(Continued from page 346.) 
Post Office Telegraphs and Telephones.—We make 


the following extracts from the Postmaster-General’s 43th report on 
the Post Office for the year ended March 31st, 1902. 

Tclegrophs :—The number of telegrams sent over the wires of the 
Department during the year was 0,432,041, the increase over the 
figures for 1900-01 being 95 per cent. 

There has been a marked incrcase in the number of telegrams 
received and delivered by telephone at the Central Telegraph Office 
in London, The number of messages received during the ycar from 
telephone subscribers for transmission as telegrams amounted to 
17,191, an increase over the precediog year of nearly 30 per cent, 
while 101,674 telegrams were received from the provinces for 
delivery by telephone, an increase of over 25 per cent. Including 
13 at railway stations, 272 additional telegraph offices were opened, 
during the year. 

There аге now 11,734 telegraph offices in the United Kingdom— 
9,430 at post offices, and 2,354 at railway stations. As compared 
with the number for the year 1896-97— tive years ayo—this shows an 
increase of 1,001, or 157 per cent. 

During the past winter the telegraph wires again suffered con- 
siderably from snow-storms A particularly destructive storm 
occurred in December last, which practically cut off direct tele- 
graphic communication between London and places north of 
Birmingham for four days. The cost of making good the damage 
to the lines maintained by the Post Office amounted fo nearly 
£30,000. The effect of these interruptions has been to give greater 
prominence to the question of providing underground lines. The 
line between London and Birmingham proved of great value during 
the emergency ; and I hope that next year it may be possible to 


place at my disposal larger funds in order to accelerate tLe execu- 
tion of а comprehensive scheme. The London and Birmingham 
line has already been extended to Stafford, and it will be carried 
on during the present ycar to Warrington, where it will join 
existing underground lines between Manchester, Liverpool and 
Chester. The following large centres will then have urderground 
communication with London:—Birmingham, Dudley, Wolver- 
hampton, Stafford, Warrington, Manchester, Liverpool and Chester. 
Another exposed portion of the telegraph system which is to be pro- 
tected by placing the wires underground is that between Preston 
aud Penrith. About 34 miles of pipes have already been laid on 
this route. It is proposed to carry the underground line eventually 
as far as Lanark, whence branches will be laid to Glasgow and 
Edinburgh. The next extension will probably be from Manchester 
to the principal Yorkshire towns through Bradford and Leeds, and 
thence to Newcastle-on-Tyne. 

Although the use of psper-insulated cable has considerably 
cheapened the cost of underground lines, they still involve a very 
heavy expenditure, and it will be necessary to proceed with caution. 
The London— Birmingham linecost £165,000, while the contemplated 
extension northwards wil!, it is estimated, involve a further expen- 
diture of £700,00). 

In addition to these underground extensions, much is being done 
to give greater stability to the service by the erection of reserve 
wires, carried as far as possible by alternative routes. These wires 
also have proved very useful during the past year. 

Numerous additional telegraph circuits have been provided for 
the purpose of improving the communication between the large 
centres of trade, the most important being those between London 
and Liverpool (two wires), London aud Plymouth, Birmingham and 
Portsmoutb, London and Bradford, Liverpool and Dundee, and 
Liverpool and Swansea. | 

The wires in the new cable to Germany (referred to in the last 
report) were brought into use on May 29th, 1901, and in O:tober 
. communication was established between Liverpool and 

aris. 

With the co-operation of the Belgian administration a cable has 
been laid between St. Margaret’s Bay (Dover) and La Panne 
(Belgium) for the purpose of establishing direct telephonic commu- 
nication between England and Belgium. The length of the cable 
is approximately 50 knots. It is more than twice the length of the 
cables between St. Margaret’s Bay (Dover) and Calais, used in con- 
nection with the London— Paris telephone service, and is the longest 
cable of its kind in the world. The wires in the cable form two 
circuits, which will be placed at the disposal of the public as soon 
88 the necessary arrangements have been completed. 

T'elephones.—On March 31st last the number of Post Office trunk 
wire centres was 328, an increase of 15 in the year. The trunk 
circuits in use numbered 1,165, and contained about 98,000 miles of 
wire. Out of the capital sum of £2,900,000 authorised by Parlia- 
ment for the purchase and development of the trunk system, the 
expenditure up to March 31st last was approximately £1,696,649. 
The expenditure duriug the year was approximately £201,570. 

The total number of trunk wire conversations during the year 
was 10,080,716, or, reckoning each conversation as involving at 
least two spoken messages, а total number of 20,161,432 messages 
(an increase of 12:31 per cent. over that of the preceding year). 
'The gross trunk revenue was £228,720, as compared with £211,209, 
and the average value of each transaction was 5'68d., or practically 
the same as in the preceding year. 

During the year the trunk system was extended to the following 
places, under guarantee from the National Telephone Company :— 
Alnwick, Andover, Driffield, Keswick, Marlborough, Newbury, 
Penrith, Whitby and Yeovil, and to the following places in con- 
nection with the new Post Office Fxchanges:— Aylesbury, Aber- 
tillery, Billesdon, Caerphilly, Kinross, Skegness, Spalding and 
Stocksfield. | 

To serve places which were already on the system, 111 additional 
circuits were also authorised. 

Local Exchanycs.—Post office exchanges were opened during the 
year at the following places in the provinces, the exchange in each 
case being placed in connection with one of the exchanges on the 
trunk system :— : 

Aberkenfig, Abertillery, Aunfield Plain, Bargoed, Bedlington, 
Biaenogwy, Blaina, Brynmawr, Caerau, Caerphilly, Chester-le- 
Street, Corbridge, Crickho well, Crumlin, Dowlais, Griffiths Town, 
Hirst, Kinross, Llanbradach, Llantrisant, Maesteg, Mardy, Merthyr 
Vale, Newbridge (Mon. Ogmore Vale, Pengam, Pontycymmer, 
Rhymney, Shortley Pridge, Skegness, Southerndown, Spalding, 
Stocksfield, Treharris, Tring, Troedyrhiw, Wendover, West Stanley, 
Wingate. Other exchanges are in course of construction. 

London Telephone System.—The Central exchange of the London 
telephone system was opened on February 24th last, and about 500 
subscribers had been connected on March 31st. Provision was 
made in the first instance for the accommodation of 5,400 sub- 
scribera, but the number of applications received has been so great 
that arrangements have had to be made for an early extension of the 
switchboard so as to accommodate over 10,000 lines, with a corre- 
sponding addition to the number of junction wires for connections 
with other exchanges. The service at this exchange has worked 
very smoothly, and many expressions of satisfaction bave been 
received from the subscribers. The ceLtral battery system of 
supplying all the electricity required from the exchange has fully 
justified ita adoption. It has rendered possible a simplification of 
the apparatus supplied to subscribers and the abolition of tb» 
batteries which were formerly required to be placed at their pre: 
mises, These batteries required constant inspection, and their 
failure was a source of difficulty. The use of the lines by sub- 
scribers is much simplified, and the .glow-lamp signals at the 
exchange, which mark every stage of a conversation, enable the 
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operators to give more rapid and efficient service to a greater 
number of subscribers. The speaking on the lines has been found 
to be very good, and their freedom from the accidents to which an 
overhead system is necessarily exposed justifies the hope of a more 
regular and satisfactory service than has hitherto been possible in 
London. 

Exchanges have also been opened at Putney and Kingston-on- 
Thames, and other suburban excbanges are in process of construc- 
tion at Wimbledon, Richmond, Chiswick, Twickenham and Croydon. 
More important exchanges are about to be opened in the neigh- 
bourhood of Victoria Street, Westminster, and in Cromwell Road, 
S.W. They will be known a: the Victoria aud Western“ 
exchanges, and will terve the intervening districts between the 
areas of the Central excbange And of the suburban exchanges men- 
tioned above. Otber important exchanges which are being con- 
structed are one situated on tbe north side of Oxford Street and 
one in Finchley Road; they will be opened as soon as possib!c. 
These exchanges will serve large districts to the north of the areas 
served by the Victoria and Central exchange areas. Surveys for the 
construction of other exchanges and underground systems of wires 
have been made in outlying psrts of the London area, and it is 
probable that exchanges will be established at Sutton and Epsom, 
which will serve the remaining districts to the west of the Croydon 
area aod south of the Kingston and Wia. 1 1едоп areas, The surveys 
of certain districts in the north-west of the London area are about 
to be undertaken. 

The demand for telephonic service is increasing very rapidly, 
and the Metropolitan system will, in the course of the next few 
years, have to be developed to an extent which would have scemed 
impossible a few yeara ago. Dissatisfaction is necessarily caused 
by the slow rate at which the demand can be met, as it is hardly 
possible for individual subscribers to realise the amount of work 
involved in the general construction of the system. Already over 
600 milcs of underground pipes have been laid, and about 330 miles 
of cable, containing from 200 to 432 wires, have been drawn into 
them. The arrangements for the distribution of these wires int» 
smaller cables for connection with the premises of subscribers, 
involve an enormous amount of minute work requiring great care 
and skill Tae installation of subscrib?rs' instruments can ke 
undertaken only as this work is completed, and is a comparatively 
simple affair. 

Out of the capital sum of £2,000,000 authorised by the Telegraph 
Act of 1899, an expenditure of £972,317 was sanctioned up to 
March 31st last. Tbe authorised expenditure on the London system 
at that date was about £795,840. 

Oa November 18th, 1901, an agreement was made with the 
National Telephone Company for inter-communication between the 
eubscribers to the systems of the company and the Post Office in the 
London are i. The agreement also provided for the abolition of 
terminal fees between telephone subscribers in London and the 
subscribers to the two systems in cther places. This arrangement 
will undoubtedly be a great convenience to all telephone users in 
the London area, as it will prevent the unnecessary expense and 
inconvenience which would have been caused by the existence there 
of competitive and unconnected systems ; and, by increasing largely 
the number of subscribers with whom conversation is possible over 
any exchange line, it much increases the value of the service given to 
each subscriber. It has involved a larger amount of additional 
work in connecting the excbanges of the two systems by numerous 
jonction wires, and in the internal arrangements гесевғагу for com- 
munication between exchanges worked on different principles. 'Гпе 
work has, however, been carried out with much skill by the engi- 
neering staff of the Post Office, which has been greatly aided by the 
co-operation of the staff cf the National Telephone Company. 
There is no previous instance of the combination of two systems of 
the same size or with во many differences in the mode of working ; 
and it is very satisfactory that the communication between Post 
Office subscribers and those of the company is row as rapid and as 
efficient as between the subscribers to the same system. 

Dariog the year telephone licenses were granted to the Corpora- 
tions of Brighton, Chard, and Portsmouth, and to the Norwich 
Mutual Telephone Comp ny. Applications for licenses from several 
other Corporations and from one or two local companies have been 
r ceived. The systems of the Corporations of Glasgow and 
Tunbridge Wells have been opened for use, but no other muni- 
cipal exchanges have yet been established, although active steps in 
this нр are being taken by some of the Corporations con- 
cerced. 

The revenue from the Post Office private wires and provincial 
telephone exchanges was £182,142, as agairst £155,001 in the 
previous year. 

. The amount of royalty received under licenses for exch>nge work- 
log was £151,626, made up as follows:—National Telephone Com- 
pany, £149,907; other liceusees, £1,719. 

The amount paid by the National Telephone Company showa an 
increase of 6 73 per cent. over that paid by them іа the precediog 
year, 


CONTRACTS OPEN AND CLOSED. 


OPEN. 
Amsterdam,—Scptember 8th. Underground high pres- 


ture and low pressure cable system (three-phase, direct and 
telephone). See “ Official Notices" July 4th. 


Aston Manor. — September 19th. Coal bunkers aud 
conveyor for the electricity works. Sze “ Official Notices " to-day. 


Beilford.—September 15th. Two boiler feed pumps. 
Bee “ Official Notices " to-day. 


Bexley.—September 4th, 
overhead equipment, car bodies, trucks and equipment. 
" Official Notices " August 15th. 


Bridgend, — The D.C. has resolved to advertise for 
tenders for electrical plant, &2. 


Bristol. — September 10th. Electric wiring, bells, 
telephones; also boilers, economisera, piping, &a, for the 
Guardians’ Infirmary. Вее Official Notices August 8th. 


‚ Christiania,—September 12th. — “ Telegrafog-Telefor- 
material,” for the Norwegian State Riilways. See this column for 
August Lith. Further particulars can be obtained on application to 
the office of the Inspector of 1“ legraphs, Stoners Gade, Christiania. 


Dresden, — October 1st. — A competition for a safety 
apparatus in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 
of the town of Dresden (Saxony). ‘Three prizes of 5,000, 3,000 and 
2,000 marks will be awarded. 


France.—Scptember 9th, The French Ministry of the 
Colonies is inviting tenders until September 9th for the supply of 
100 tons of annea!ed galvanised iron wire, 5 mm. diameter, and two 
tons ditto, 2 mm. diameter, for the Post and Telegraph anthorities 
in Cochin China, and 50 tons ditto, 5 mm. diameter, and one ton 
ditto, 2 mm. diameter, for Tonkin. Particulars may be obtained 
from, and tenders are to be sent to, Le Ministère des Colonics, 
Paris. 

Maly.—September 97th. The Italian Department of 
Publie Works will on this date consider offers for the concessi: n of 
an electric tramway between Bayonne aad Vico. 


Kirkealdy.— September sth. Electricity meters for the 
Ccrporation. See "Official Notices“ August 22nd. 


Launceston (Tasmayia).—September 15th. The Cor- 
poration wants tenders for polyphase generating, transmitting, 
transforming and distributing apparatus, reconstructing existing 
plant, enclosed arc lamps, &c. See “Official Notices” May 23rd. 


Leicester.— September 3rd. Tram rails, points, crossings, 
conduits, cables, overhead equipment, bonding, boilers, engines, 
generators, and other power station plant; alsoelectric cars for the 
Corporation. See Official Notices July 18th. 


Permanent way, bonding, 
See 


Limerick. — September ist. Hire-purchase wirirg 
proposals are wanted by the Council See “Official Notices 
August 22nd. 


Manchester.—August 30th. The Tramways Committee 
wants tenders for the supply of electrical repairing stores, elec- 
trical fitters’ tools, oil and grease. Specifications, &c., from Mr. 
J. M. M'Elroy, General Manager, Tramways Department, 55, 
Piccadillv, Manchester. 


Motor Cars. — Electrically - propelled brougham and 
omnibus. Сее Official Notices to- day. 


N.E. Railway.—October 7th. The directors are in- 
viting tenders for the complete electrification of about 37 miles 
of standard gauge line (double track mostly). For further 
particulars see our “ Official Notices” July 25th. 


Roumania.— September 3rd. The municipal adminis- 
tration of  Ca'arasi-Stirbey (Roumania) is prepared to receive 
tenders for the concession of establishing and workirg the electric 
lighting service of the town. 


Spain.—September 19th. Tenders are being invited 
until Septemter 19th by the municipal authorities of Cabeza del 
Buey (Badajoz province), for the core ssion for the electric lighting 
of thc town during a period of 25 years. Tenders are to be sent to 
El Secretario del Ayuntamiento cc Cabczi del Buey (Badajoz), 
whence particulars may be obtained. 


Spaia.—Ncptember 20th. Tenders are being invited 
until September 20th, by the municipal authorities of Malazon 
(Ciudad Real province) for the concession for the electric 
lighting of the town during a period of 20 years Tenders are to 
be sent to El Secretario del Ayuntamiento de Malagon (Ciudad 
Real), whence particulara may be obtained. 


Spain.—September 29th. The Public Works Depart- 
ment, Madrid, wants offers f.r concession of an clectric tramway 
between Vigo and Bayonne. 


St. Petersburg.—November Ist (14th). The T.C. 
invites tenders for the reconstruction of the three town tramwav 
lines, hitherto worked by borse traction, with e'ectrical power, and 
the construction of an electric station. The terms of the tender, 
also application forms with particulars, will ba sent free at 
once either by post or wire. The last date for the production 
of projects aud offers is as above, and applications should be 
addressed: Stadt Amt, St. Petersburg, Russia, 
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Stretford. August 30th. The U.D.C. invites tenders 
for the building of an electricity) generating station, adjoining 
Lonford Bridge, Stretford. 


Swansea,—September 1st. Telephone conduits, cables, 
wires, batteries, instruments, switchboards, &c, for municipal 
telephone equipment. See '' Official Notices" August 15th. 


Tien - Tsin, — November 80. The Municipal 
Secretary at Tien-Tsin is calling for proposala for the lighting of 
the British concessions by electricity. See this column for August 
15th. 


Valparaiso.—September 1st, Construction and equip- 
ment of electric tramways, Further particulars from the Chilian 
Consulate. 


West Ham.—September 4th. Permanent way, bonding, 
&, for 8 miles ofitram route, for the Corporation. Plans, &c., from 
Mr. J. E. Waller, 29, Great George Street, S.W. (£5 deposit). 


CLOSED. 


France.—The French Post and Telegraph authorities in 
Paris have just given out contracts as follows:—La Compagaie des 
Trefileries du Havre, 150 tons of copper wire, 24 mm. diameter at 
166 fr. 85 c. per 100 kilog., and 50 tons ditto, 3 mm. diameter at 
163ifr. 85 c. ; La Compagnie Générale d'Electricité, arig, 100 tons 
ditto, 3 mm. diameter at 164 fr. 40c.; La Compagrzi» Francaise du 
Bi-Metal, Paris, 50 tons ditto, 3 mm. diameter at 163 fr. 90 c., and 
M. шош of Pont-de-Cheruy, 50 tons ditto, 4 mm. diameter at 
162 fr. 45 c. 


Peterboro'.— The Corporation has decided to instal 
Willans engines of 250 н r. direct coupled to multipolar traction 
generators made by Crompton & Co., Ltd., for supplying power to 
the tramways owned by the B.E.T. Co. 


Reading.—Messrs. Warwick Bros. have recently installed 
in their old established timber works at Reading, a motor of 50-H. p. 
for driving circular saws, wood-planing and moulding machinery, 
&c., the power being derived from the 400-volt continuous current 
mains of the Reading Electrical Supply Company. The contract 
for the work was given to Messrs. A. Herbert & Co., of Reading, 
and the motor is of Messrs, T. Harding Churton & Co.'s multipolar 
standard RM“ type. 


Stalybridge.—The Stalybridge, Hyde, Mossley and 
Dukinfield Tramways and Electricity Board has placed the con- 
tracts for the construction of permanent way as follows :—Section A 
(Stalybridge and Mossley), Messrs. Underwood & Bros., Dukinfield. 
Section B (Dukinfield and Hyde), Messrs. Dick, Kerr & Co., Limited, 
110, Cannon Street, London, E.C. 


Victoria (Argentine).— Messrs, Willans & Robinson 
have received an order for two of their 100-н.р. standard compound 
engines, which will be coupled tojmachines made by the General 
Electric Company of New York. This plant is to be used for 
traction and lighting purposes. 


Wrexham.—The T.C. has accepted the tender of the 
Lancashire Dynamo Company, for а 300-kw. steam dynamo 
(£3,974), and for a switchboard at £484 for electricity works 
extensions. 


FORTHCOMING EVENTS. 


Tuesday, September 16th.—Newcastle-on-Tyne. Celebration of 
the Jubilee of the Formation of the North o* England 
Institute of Mining and Mechanical Engineers. 

Wednesday, September 17th. Annual meeting of the Institutio 
of Mining Engineeers, Newcastle-on-Ty ne. 


NOTES. 


Civil and Mechanical Engineers“ ;Society.—Last 
Saturday a number of members of this Society visited the power 
station of the L.U.T. at Chiswick, thanks to the courtesy of Mr. J. 
Clifton Robinson. Several extensions have recently been carried 
out at this station, inclading two new Babcock boilers, a new 
1,000-xw. B. T. H. three-pbase alternator driven by an Allis vertical 
cross.compound engine, a new Wheeler condenser and pumps, and 
an addition to the cooling tower. The same Society recently 
visited tbe bulk” works of the Met. Е.8. Co. at Willesden, and 
admired the new Sulzer engine and Kolben 5,000-x w. alternator in 
course of erection. 


Personal. — Mr. Walter Riggs, of the Westminster 
Engineering Company, Limited, 16, Davies Street, Berkeley 
Square, W., and late of the P. & O. Steam Navigation Company, 
was married on August 21st at, Brentford to Lilian, second daughter 
of W. A. Reading, Eq. | 

Mr. George Conaty, manager of the South Staffordshire Tram. 
ways, and president of the Dirmingham Association of Mechanical 
Engioesrs, has been appointed manager of the City of Birmingham 
Tramways. | 

Mr. Tom Hawkins, maoaging director of the General Electric 
Company, was married at St. Peter's Church, Bedford, on August 
19th, to Miss Dorothy Attenborough, third daughter of Mr. W. A. 
Attenborough, of Rawdon House, Bedford. 

Mr. Wm. R. Bowker, formerly lecturer in electrical engineering 
at Preston, Nelson, and Southport Technical Schools, has been 
appointed lecturer,in physica and electrical engineering at the 
Municipal Technical School, Halifax. 


Coronation Decorations in Pretoria.—The accom- 
panying illustration shows that some of the E.E.R.E.V.’s, who 


р: 


ConoNATING IN PRETORIA. 


"stayed behind” in P.etoria, are nevertheless by n» means behind 
the times. The decorated building isthe premises of the Transvaal 
Engineering Company (Messrs. Silverthorne & Brown) in Church 
Street West, Pretoria, who are already well-established in business, 
and have carried oit some important Government contracts. 


Municipal Wisdom,—The appointment of an elcctrical 


engineer at Wigan gave rise to a discussion of an extraordinary 


description, which was fully reported in the Wigan Observer of 9th 
inst. Would that we had space to reproduce the report in full! 
We can but quote a few choice specimens :— 

“The minutes of the Electric Ligbt and Tramways Committee, 
which now came before the Couacil for consideration, contained a 
resolution recommending that Mr. James Slevin be appointed elec- 
trical engineer and traffic manager at a salary of £250 per annum, 
апа that he receive £300 per annum when the whole of the tram- 
ways are electrically equipped” . . . . 

Councillor S. Taylor said that һе did not think it was a very 
satisfactory appointment. He respected Mr. Slevin as much 
as anyone, and in his present position no one could be better, but 
he did not know where he got his qualifications for the position to 
which some of them wished to appoint him..... He had spoken 
against it in committee, and as a protest he had retired from the 
Committees X | 

Councillor Hilton said: “The recommendation propo:ed to 
appoint to the responsible and important position of electrical 
engineer a man whose training did not fit him for it. . . . . It was 
most desirable if they wanted to secure the success they hoped for 
that they should appoint a thoroughly efficient, competent and 
qualified man, the very best they could get, and one who was an 
electrical engineer by profession, and not one who had picked up а 
smattering of electrical knowledge. Where was ability going to be 
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recognised and merit come in if men were going to be pitchforked 
into positions because they bad friends in the Council ? . . . .” 

Alderman Phillips said that in the crisis at which they had 
arrived, when they were about tə enlarge their electrical under- 
taking by taking in the other tram lires, they should give even 
more salary, and advertise and get as good a man as they possibly 
could. . . . Ав Mr. Taylor bad said, Mr. Slevin was an admirable 
man, and a personal friend of his own, and a man whom he would 
willingly assist in every way, but he loved his town a great deal 
better than he loved any individual. He could not support the 
proposal to give Mr. Slevin that important post. 

Councillor Prescott said he thought there was no man ғо fit to 
take up the position as Mr. Slevin, who bad been in the engineering 
line all his life. Mr. Slevin bad worked all his life, he did not say 
at electrical engineering, because electrical engineering had not 
been in vogue во many years, but he had had three or four years’ 
cxpericn^e, and it had not been in vogue much longer.. They 
wanted to promote their own men, who were as amply qualified as 
the men they would advertise for and give £1,000 a year; men who 
would do nothing at all but say to one man “Do this,” and to 
another, "Do tbat” (Hear, hear). It was all very fine for men 
to get such positions; about all that they did was to pick up the 
money every mcntb, or every quarter, and do notbing themselves, 
but make other people doit. He felt that if they got Mr. Slevin in 
that position they would have the best man possible, a man they 
could all talk to and (cll him if thinys were not going right... .. 

Councillor Howard supported the appointment, and taid he bad 
taken the opinion of a gentleman of his acquaintance who was very well 
qualified to express an opinion cn the matter, and bis opinion was that 
what the Corporation required was not so much an electrical engi- 
neer as а mechanical engineer. (Hear, hear.) Taking into con- 
sideration that Mr. Slevin was acknowledged on all hands to be a 
fully qualified mechanical engineer, together with his four yeare' 
experience in the electrical department, he did not think they could 
do better than, at Jeast, give Mr. Slevin a trial. He had 
known bim a long time as an honest and conescientious worker, and, 
moreover, electrical engineering was so strange to all of them, that he 
did not think any of them were qualificd to express an opinion as 
to who was a qualificd man. 

Councillor J. Wilson said that . . . . that was a special subject, 
and he bad always been led to believe by tbose who were giving it 
a good deal of their attention, that anyone possessing only a little 
learning of electricity was in a very dangerous position, and that 
the better plan was to make a complete study and try to master it, 
or to leave the thing alone. The result had been that although that 
committee had been formed for three or four years, month after 
month up to the present, when the minutes had been submitted 
they had never been challenged, and for the reason he had ventured 
to state 

Councillor Wood raid be wished to support the amendment, 
though he regretted to do во for personal reasons. Mr. Slevin was 
a personal friend of his, and he should be very pleased to see bim in 
the position if he thought him fully competent to take such a 
responsible post. | | 

Councillor Clarke, sen., supported the appointment, and said һе 
thought that the fact of Mr. Slevin being & mechanical engineer, 
would be an advantage to the Council." 

Councillor Gee next spoke, amid interruptions. He said that 
“the first reason why he supported the appointment of Mr. Selvin 
was because Mr. Slevin was a thoroughly qualified mechanical engi- 
neer, and he had it on the highest mechanical engineering authority 
in the town and district that during the last 34 years Mr. Slevin 
bad been making a study of the ineract science of electricity, about 
which the best scientific men in the world bad only a hazy know- 
ledge. He considered that Mr. Slevin, with his experience and 
qualifications, would make a competent electrical engineer for their 
works. e. . Mr. Slevin would not be required to give them 
the benefit of that extraordinary electrical engineering experience 
which was spoken of, because they would practically do awan with the 
whole of the electrical engineeriny experience required, and they would 
simply want a mechanical engineer, à man with his head screwed 
on the right way. . . . ." 

C:uncillor Fyans said that “they had engines of 2,000 H.P., and 
they had never used 5 н.р. yet, and yet they were asked to get 
another engine of 750 m P. (A Councillor here demurred to Mr. 
Fyans'figures). He was not particular to hundreds cr thousands 
that day. (Loud laughter.) Were the bub. stations ever used? 
Yes, at 12 o'clock at night. Mr. Fyans proceeded to say that 
if there was any утса science in electricity it was something that was 


unknown, ав no one could tell them how it was produced. А 
man had been appointed manager of the Sewage Farm direct from 
among the labourers, and they never had a better man 


Councillor Richard Johnson (chairman of the Electric 
Light and Tramways Committee) eaid . . He asked 
them to vote for Mr. Slevin, because be believed he 
would be an excellent electrical engineer, and because he believed 
that at the present time he knew as much about electrical engineer- 
Ing as nineteen-twentieths of other people—cow-boys and others, 
who were posing as electrical engineers. . . As to motive, he picked 
up the other day a book entitled The American Invaders." The 
book had been well written and reviewed, and he should like to 
read about four lines from it in order to convince 6: ове friends of 
theirs who were talking about electrical engineering that it was 
quite possible for poor Wigan—this despised Nazareth of 

ancashire, to do in 33 years what had been done in America in 
one-third of the time . . . . The president of the Street Railways’ 
Association . . . was himsclf a mule-car driver in Kansas City. 
President Vreeland, head of the Metropolitan System of New 
York City, began life as a labourer in a gravel pit: 
He would give the names of electrical engineers to-day who, a few 


years back, were mechanical engineers only. . . . He read 
in the Electric Journal that at a meeting of the Tram- 
ways and Electricity Committee at Leigh, it was resolved to offer 
the appointment of assistant electrical engineer to Mr. D. N. King- 
horn, engine driver at the works. That was proof itself tbat, in 
the opinion of the Leigh people, they were satisfied that the know- 
ledge of electrical engineering was not a knowledge that belonged 
exclusively to a few people who had only had а little training, but 
it was possible to be gained by men with a mechanical mind. He 
would now give the names of mechanical engineers who were elec- 
trical engineers and consulting engineers to-day. Mr. Robert 
Hammond, once a mechanical engineer, was now consulting engi- 
neer for Messrs. Fowler & Co., Leeds; Mr. A. E. Gibbons, late 
electrical engineer for Bradford; Mr. J. W. Chadwick, electrical 
engineer for Bradford ; Mr. H. F. Parshall, consulting engineer for 
Dublin, Bradford, and Bristol. 

Alderman Hilton: Will you give the ages of these people ? 

Councillor Richard Johnson: I did not inquire about the ages. 
If they had been horses, I might have looked at their teeth. 
(Laughter.) Continuing, Mr. Johnson said Mr. Harman Lewis, 
mechanical engineer, was electrical engineer for Leyton, Mr. 
Wordingham was a mechanical engineer who had a responsible 
position in Manchester, which he threw up, and he was now one of 
the most respected consulting engineers. At Leicester they had 
appointed their gas engineer as electrical engineer, and he was 
doing extremely well. (Laughter. Mr. Johnson also mentioned 
the names of Mr. C. Robinson, mechanical engineer, who was 
electrical ergineer to the London United, and Mr. Connor, 
chief evgineer of the English Electrical Manufacturing Com- 
pany, Preston, who, a short time back, was a mechanical 
engineer, and was made chief of that department, simply by 
virtue of his knowledge of mechanical engineering. Mr. John 
Hesketh, appoiuted tramways manager at Blackpool, was afterwards 
appointed electrical engineer and was now electrical and tele- 
graph engineer to the New South Wales Government. 
Once the Council ridded itself of the feeling of racial hate, of 
bigotry and intolerance, then it would be possible to obtain the 
services of the best of their sons. It should not be said in their 
time that because Mr. Slevin was born in Wigan, and had only 
9j years’ electrical knowledge on the top of 20 years’ mechanical 
training, that he should be kept to the bottom for the purpose of 
giving preference to an unknown quantity. In Mr. Slevin they 
had a gentleman who could work the machinery in use with interest 
to the town, and thus help to relieve the rates, and enable the Com- 
mittee to do something to show that the heads of the electric 
department were determined to do their beat for the ratepayers, in 
spite of censure, and without fear or favour." 

The amendment was lost, and afterwards the minutes werc 
passed. 

The remarks which we have italicised, together with the general 
drift of this sapient discussion, in quoting which the spelling, & , 
of the local paper have been retained, will, we believe, he heartily 
appreciated by our readers. We now know somewhat of the 
reasoning upon which the appointment of electrical engineers is base !, 
at any rate at Wigan. We have suspected similar arguments in 
connection with other places. 


Electrical Development in the U.S.4.—In our 
comment last week upon the wholesale adoption of electricity in 
New York City, to meet every one of the new transportation 
problems, we remarked that this evidence of the importance of 
modern electrical development was encouragement to all engaged 
in the field, being but symptomatic of corresponding work and 
plans in other cities and in other parts of the world. As we have 
noted in another discussion of trolley work, the electrical engineer 
and manager finds himself by sheer growth and evolution of his 
work launched on enterprises and responsibilities, the magnitude of 
which he is prevented from realising by the mere activity itself that 
is thus forced upon him. It was but the other day that they were 
building cable lines in New York; it was but the other day that 
electrical testa on the elevated road were abandoned as unpromising ; 
aud yet all of a sudden the electrical engineer is aroused to the fact 
that all old and present work is swept away to make room for him 
and his methods. The distance that has thus been travelled in some 
ten years was admirably and strikingly brought out a few weeks ago 
by Mr. George H. Gibson before the American Association for the 
Advancement of Science. His paper, which was devoted to the 
economic influences of the electrical industries of Pittsburg, made a 
splendid generalisation of electrical development asa whole as a 
measure of civilisation. His impressive figures showed that the 
total electrical power in kilowatts per 1,000,000 people in the whole 
world, outside of tbe United States, is 640; in Great Britain, the 
highest outside of the United States, 7,000; while in the United 
States it is 26,320. The total capital invested in electrical under- 
takings in the world outside of the United States is 45 cents per 
capita ; in Great Britain, the highest outside of the United States, 
it is $4.25, and in the United States $38.14. The miles of electrically 
operated railway are, in the whole world, outside of the United 
States, 4°64 per million people; in Germany, the next highest of 
foreign countries, 41:8 miles, and іп the United States, 2762 miles. 
Even more striking is the fact that thc new plant of the Manhattan 
Elevated Railway, of New York City, will have a total power, avail- 
able for traction, of 40,000 Kw., equal to the total electric power 
available for traction purposes in France. Further, if we take New 
York City as a unit, the total power now available, or shortly to be 
availsble, will approx mate that at present found in the Empire of 
Germany. Tbe five mammoth power houses on Manhattan Island 
bave a total normal rating of some 322,500 H.P., and a maximum rating 
of 478,000 н.р. This is enough power to lift the whole population at 
the rate of 80 ft. per minute, or much faster than an athletic man 
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can for any length of time run upstairs. In other words, the work 
of these five central power plants is more than could be done by all 
the people on the Island working continuously. In the United 
States is develcped 69 per cent. of all electricity available in the 
world, 76 per cent. of all that portion available for traction, 764 per 
cent. of all the electric railway mileage, and 834 per cent. of all 
the trolley ears. Toese are, indeed, profoundly impressive and sug- 
gcstive figures, so far as the lighting and powcr of the United States 
are concerned, and might even be carried further. If we take into 
account the consumption annually of electrical apparatus in the 
Сайса States, and add to it the amounts spent on trolley ridiny, 
electric lizhtiag, telegraphy and telephone service, it is sdon seen 
that we are spendiug more as a nation for clectiicity than for 
daily bread. The sum spent on electricity certainly reaches between 
87 and S8 per head, іо the United States; a figure far turpas- ing the 
corresponding expenditure of any other nation. — Eicctrizal World of 
New York. 


Formation Temperature of Calcium  Carbide.— 
Borchers bas recently described some experiments dealing with an 
attempt to determine the conditions underlying the formation of 
calcium carbide, and the minimum temperature at which that bcdy 
can be produced. A graphite crucibie fitted with two depending 
tubes made of maegne:ite was charged with wood charcoal ard lime 
in alternate layers, usirg an схсевв cf the former, since part of it 
was required as fuel. One of the magtesite tubes was ccnnectcd 
with a metal pipe coiled round the outside of tke vessel an 
arrangement which enabled the gas blown into the crucib’e to be 
heated kteforeband. The mixture of carbon and l] me was then 
heated by passing into the crucible, in differer.t experimente, 
ordinary air, air containing 35 per cent. of «xygcp, 50 per cent. 
oxygen, and pure oxygen, setting fire to the charccal, and making it 
burn in the current of gas. It was found that 35 per cent. oxygen 
yielded no trace of carbide, but that with a blast £0 ur 60 per cent. 
strong in oxygen, a moderate amount of calcium carbide wes 
recovered in acrystalline condition. Takirg the heat of formation 
of carbon monoxide as £6 5 caloriee, using Mallard ar d Le Cbatclier's 
formula for the variations in the specific Leat cf that gas a: d cf 
nitrogen 

[65 + 0001 (t 273, 


al. d assuming there to be no Ices of Leat by radiation, &c , from the 
furnace, it may be calculated that tbe temperature cf the crucible 
should be as follows :— 


With pure oxygen 3,100? C. 
„ 20 per cent. oxygen 2,00 C. 
„ 35 Ter cent. oxygen e 1,800 C. 
„ air op ly ide ee 


Probably, however, the temperature in tbe furnace may be gicater 
than these figures represent if any carbon dioxide is produccd. The 
experiments teem to show that calcit m carbide is only prcduccd in 
citable quantities ata tem perature exceed ing 2,000 C. Coal vas 
cannet be ured as fuel fer work at such temperatures as these, 
because it contains {co much byeregen, which ro longer burns 
under the conditions obtaining. This has keen exenplificd by 
Mogenburg, who рағвса ccal раз through an clectrically heated 
chamber tcgether with such a volume cf high-grade oxygen tbat the 
gas issuing from the tcp of tbe vessel ro lorger burit with а 
luminous flame. The carbon was (xidited mainly to monoxide, a 
little dioxide being obscrvcd; but the hydregen escaped quai. titat ive ly 
a: such. 

It is interesting to compare B. rehcrs' figure, 2,000 C, with tle 
temperature, 1,620° C, given by Rothmund as the lowest point at 
which calcium cerbide is picduccd (ELECTRICAL REVIEW, August 
15th, 1902, p. 273); but it shculd be renembcred that Rotbmur.d 
was experimenting with an clectric furnace— that is to ssy, he was 
conducting his reecarch on lincs that resemble hose cf practice, 
whereas Borchers was employing a metallurgical process, by tbe 
aid of which calcium czrbide bas never yet been nanufactuicd on a 
ecale cf restonable magnitude; ecccd to which Le wis using en 
excess of carbon instead of the схсевз cf lime taken in all clectric 
furnace charges. 


Preparation of Barium Carbide from Psilomelane. 
— C. Limb, of Lyons, has taken out a German patent for the manu- 
facture of barium carbide and metallic mangancee from psilomelane. 
This i8 a common orc of mangancse found in Devonshire, Cornwall, 
and varicus parts ofthe Continent, which is an oxide intermediate 
in composition between the seequioxide and the dioxide. Its 
generic formula is RO MnO. Н.О, where RO devotes manganese 
monoxide more or lets replaced by the cxides of barium ard 
potarsium, the latter two ingrcdierts tometimces reaching 40 per 
cent. of the entire material. Psilomelane is an cpaque grey or 
black mineral, having a specific gravity ranging from 3 7 to 4:33, 
and a bardness to 5 to 6. It frequently occurs in alternate layers 
with pyrolusite. According to Limb, this ore bas not bitberto been 
found cf much ветуісе; but be has diecovered tbat it can be worked 
vp in the electric furnace. The substance is first rcasted in order to 
destroy its peroxide with tbe view of subscquently economising 
the quantity of carbon required; it is then mixed with carbon in 
amount equivalent to the barium present, taking altcgether 23 5 
parts of carbon for every 100 paits of barium cxide, and 75 parts of 
carbon for 100 parts of oxygen. The whole is гехё ignited at a 
high temperaſure. The product contists of barium carbide, which 
can be used in tbe ordinary manner for generating acctylene by 
treatment with water; and mapganese, which is а faleable material. 
The latter metal may also be puritied by ignition with chalk or some 
oxidising substance such as manganese oxide, and then employed 
for a variety of metallurgical purposes. 


The B.A, Meeting.— From the 7% e customary forecast 
of the British Association meeting, we gleau the following par- 
ticulara of matters within our province likely to come on at Belfast 
next month: —Dr. Garson ів now the assistant general secretary, in 
succession to the lute Mr. George Griffith. The president, Prof. 
James Dewar, F. R S., will deliver his address on the evening of 
Wednesday, September 10th; he will keep “to his own special 
subject of chemistry, acd will probably trace the progress in 
physical chemistry through the school of Boyle, Black, Andrew», 
and Thomson, pointing out what it has led up to in our own Cay.“ 
Prof. John Pur:er is to preside over Section A, where it is expected 
that Lord Rayleigh “ will probably raise the question of the con- 
eervalion of weight in chemical reaction; Prof. Trou'on may be 
able to show his experiments cn the magnetic field, due to the 
motion of a charged condenser; Prof. Martin will communicate 
some results in electrical cscillation, and some experimental work 
done by etudents under his direction; while Dr. Larmor will have 
romething to say on the temperature cf radiant encrgy. Mr. 
Petavel has promised a paper on radiation ¢experimert:, with a view 
to the construction of a more trastworthy standard of light." 

In the Economic 5 зіспсе and Statistics Section, as might be ex- 
pected, the question of municipal enterprise will b: considered, 
also factory legit lat on, preferential tariffs, and technical instruction 
and industrial development. Ia the Engineering Section (Q), the 
president thereof (Prof. John Perry) will deliver an address on the 
training of engineers. Prof. Hele-Shaw is expected to preeent an 
important report, embodyiug the result of the deliberations of tbe 
Road Traction Ccmmi:tce, while the report of the Screw Gauge 
Commiltee is likely to conclude a prolonged diszussion cf an 
important point of detail in small mechanisms. Among the papers 
thas have been promised are the following:—''The Combustion of 
Bitumincus Coal," by Mr. W. H. Booth; “ Water-Power in Ire'azd," 
by Mr. F. J. Dick; " Exhibition of Electrical Apparatus," by Mr. 
M. B. Field; Recent Progress in Large Gas Er vines,’ by Mr. 
H. A. Humphrey; “The Importance cf Minor Details in Engi- 
neericg Work," by Mr. L. Holroyd Smith; and "Direct Reduciog 
Levelling Staff,’ by Mr. G. W. Herdman. Papers on some elec- 
trical subject have been promised by Mr. P. V. McMahon and Mr. F. 
о aud Mr. J. E. Kingsbury will diserss tome aspect of tele- 
phony. 

The Educational Science Section, presided over by Pr f. H. E. 
Armstrong, F.R.S., will consider reports on the teaching of mathe- 
matics, and the teaching of science in elementary schools. Forthe 
Tuceday afternoon a joint ditcussion with Section G, on the train- 
irg of ergiucera, has been arranged. The Friday cvenirg discourse 
will by Prof. J. J. Thcmsop, F.R.S., on Becquerel rays and radio- 
activity. 


Transmission of Electrical Disturbances,—The fol- 
lowing note from G. W. de Tunzelma:n reached cur hands just 
tco late for inclusion in our last issue :—" As Mr. Rabkin Kennedy's 
difficulty, as ect forth in his article on page 255 of the Екс. 
TRICAL REVIEW for August 15th, may be shared by other readers, 
it may be worth while to point out that the fact of the electric 
waves, used in space telegrapby, resembling sound curves ratter 
than tEose of light in their power of passing round obstacles, in n» 
way militatcs against the accepted radiation theory. Sound waves 
Jats rcund much larger obstacles than light waves because cf their 
greater length, rot because of the fact tl at tbe vibration in a light 
wave is trersverte to the direction in which the wave front із 
travellirg, while in a в: пса wave it is mainly lor gitudinal, ror 
becau:e light waves consist of vibrations of the ether, and sound 
waves of vibrations cf crdinary nattcr. The ether wavcs used in 
sigralirg over the considerab!e distances recently achieved by 
Marconi are several hundred fect in length, or some hundred tbou- 
sand times that of light waves, and therefore undergo very much 
greater diffraction at the edge of an obstacle." 


Obituary. —We regret to learn of the death of Mr. 
Thomas Nevins, an American millionaire, whose name Las been 
somewhat prominently before electrical men in this country during 
the last few years because cf bis connection, as promoter, with 
eeveral е'есітіс tramway and light railway undertakings. We may 
mention the Cheltenham aud Cleeve Hill lizht railway which is 
row running, and the important Cheltenkam, Stroud and Gl«ucesler 
prcject which has attracted а good deal of attention lately. He 
was born in Ireland about 60 years ago, and at the аре of 20 
emigrated to America, where he rapidly became rich through his 
dealings in railway, gas and industrial enterprises. For years past 
the promotion cf light 1ailways possessed greater attractions for 
him than other branches of business. 

Our reiders will have learned with deep regret of the sad death 
of Mr. H. C. Digby Е‹атор, one of His Majesty's Inspectors of 
Factories, which occurred on the Wetterhorn on Wednesday last 
week. In a rote headed “Generating Staticns and tte Factory 
Acts,” ELECTRICAL Review, July 25th (page 153), some remarks 
appeared as to the part played by the late Mr. Fearon in seeing 
how far the recommendations made by the Dangerous Trades 
Committee bad been carried out in electrical worke, also some 
suggestions made by him for the better protection of those engaged 
in electricity works. Mr. Fearon, together with his brother and two 
guides, were all killed by lightning. 


The Board of Trade and Railways.—It is announced 
that Colonel H. А Y. rke, senior inspecting officer of railways, has 
been commissioned by the Board cf Trade to proceed to America 
next month to report to the Board on the working of American rail- 
ways, including both steam and clec!ric lines. 
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Correction.—In Mr. F. W. Davies's article on “ Arma- 
ture Core Discs,” on p. 301 of our last issuc, in the formula 


D, = С — „ 4, 
p 


it should have been stated that p = the number of magnet poles. 


Calcium Carbide Reactions in the Electric Furnace. 
—The July issue of the Elektrochemische Zeitschrift contaics an 
article by Gustave Gin, dealiog with the chemical reactions by 
which calcium carbide is formed in the electric furnace. M. Gin 
pointe out tha! free oxygen is always present in the gases contained 
inthe neighbourhood of the vertical electrode, while ia the iower 
pait of the furnace, calcium in the metallic or gaseous condition is 
to be found. The liberation of free oxygen during the reaction i3 
the caute of the rapid consumption of the upper electrode at the 
poiat where it is plunged into tue mixture of lime and coke, and 
this loss of carbon ia not due, as is sometimes supposed, to oxidation 
by the oxygen of the air which may find its way into the furnace 
during the testing operations. M. Gin explains the formation of 
free oxygen and of free calcium in the furnace during the produc'ion 
of caltium carbide by the followiig equations: — 


1. CaO + 2C = Ca’, + О. 
2, CaC. + 2 СаО = 3 Ca + 2 CO. 
3. т Саб, + n СаО = (an + з) Ca + C, On 


These reactions occur at different temperature zones in the 
furnace, and it is considered probable that other iatermediate 
reactions also take place, in accordarce with Vau t' Hoff's law—the 
reactions becoming more endothermic in character—as the zone of 
maximum temperature is approached. ‘The above equations explain 
why it is always necessary to employ more than the theoretical pro- 
portion of lime, in order to obtain a satisfactory yield of carbide in 
the clectric furnace. 


Canadian Niagara.—Our Niagara Falls corrcspondent 
says: — Contractor A. C. Douglass is getting along nicely with the 
construction of the tunnel for the Canadian Niagara Power Com- 
pany. This tunnel when completed will have a length of 2,:00 ft, 
and of the entire length only about 218 ft. remain to be opened. 
About 900 ft. from the wheel-pit and 1,300 ft. from tie portal a 
shaft was sunk to the required depth. Theu from the bottom of 
this shaft excavation bas been carried on in beth directions, so that 
between the pit and the shaft about 48 ft. are still to be removed, 
and between the shaft and the portal there are about 200 ft. of 
rock to be taken out. Work is progressing from the face of the 
cliff at the portal as well as from the bottom of the shaft, so that 
good progress is made. Throughout the whole length of the tunnel 
the bottom bench is left to be taken out last, in order that the rock 
may be used in concrete and for filling. When started, the work of 
removirg this bottom bench will go forward readily. Both tLe 
tunnel and the wheel-pit are to be Jined with brick throughout. So 
far as the tunnel is concerned, Contractor Douglass expects to etait 
laying brick about December, and this work will occupy the 
winter. Owing to the ice formation atout the Horseshoe Fall 
Curing the cold weather, the grarite work at the portal of the 
tunnel will not be commenced until next spring. The wheel-pit 
has reached a depth of about 600 ft, or one-third of its cont: m- 
platcd cepth. The sides are being cbannelled, and ten cuts have to 
e "a made. The length of this first tection cf pit is about 
D E bos 


Ihe Shop Clubs Act, 1902,—An Act of some interest 
to employera of labour received the Royal Assent on August 8th. 
According tothe preamble, it has been placed upon the statute book 
for the purpose of prohibiting the “compulsory membership of un- 
registered shop clubs or thrift funds, and to regulate such as are 
duly registered. It was stated in tho House of Commons by tho:c 
who supported the Dill that it had become a practice with коте 
employers of labour rot only to insist upon their workmen joining 
the shop club attached to the employers’ businese, but to compel all 
those who entered their service to resign membership of any 
" foreign " friendly society or club. The Act under notice provides 
by Sec. 1 that it hall b» an offence if any employer shall make it а 
condition of employ ment :— (и) That any workman shall discontinue 
his memberehip of ару frierdly society; or (b) that any workman 
shall not become a member of any friendly society other than the 
ор club or thrift fund. Sec. 2 makes it an offence for any 
employer to make it a condition of employment that any ‘workman 
shall join a shop clubor thrift fuad, unless the shop club or thrift 
fond 1$ registered under the Frierdly Societies Act, 1896, subject 
to the provisions of this Act, acd certified under the Act by the 
Registrar of Friendly Societies. A club or thrift fund, in ordcr to 
qualify fora certificate under the Act, must (и) b2 such as to afford 
to the workman banetits cf a substantial kicd in the form cf con- 
tributions or benefits at the cost of the employer in addition to 
those provided by the contributions of the workman; and (b) must 

of a permanent charecter, i.s., it must not be a society which 
anntally or periodically divides its funds. Again, no member cf 
any such shop or tbrift fund shall, except in accordance with the 
Provisions cf Sec. 6 of tbis Act, be required to cease his membersbip 
in such shop club or thrift fund upon leaving the firm with which 
buch club or fund is connected. In addition to ob:crving the above 
rules, the Registrar must take steps to ascertain the viewr of the 


workmen upon the question of granting a certificate. He must b3 
satisfied that 75 per cent. of the men are in favour of the establish- 
ment of a club before he grants a certificate. Further, provisions as 
to the rules to be observed by all such clubs are to bs found in the 
tchedole to the Act. If a workman who із a member of a shop 
club leaves his employment, he is to have the option of remaining 
a member of the club (in which case he is to take no part in the 
management thereof), or of taking the amount of his share of the 
funds, which amount is to be ascertained by actuarial calcula“ ion. 
The Act has no application to railways, and it does not come into 
operation until January 18t, 1002. Looking at the measure from a 
broad point of view, it appears to place ono more barrier between 
employers and employed. Under existing law, it is impossible for 
а workman to contract out of the Workmen's Compensation Act, 
except with the approval of the Registrar of Friendly Societies. 
The rew Act restricts an emp loycr in making terms with those whom 
he wishes to have in his service. Numerous reasons suggest them- 
relves why an employer should cesire to have an interest in the 
shop club or thrift fund to which his men belong. As a subscriber 
thereto, he can exercise contro] over {1с administration of tke 
fund; as one interested from both sides, be сал see that the funds 
are not used so as to encourage malipngeriug; and by prohibitirg 
membership of morc thun one club he can do much to prevent 
malingering. The Act purporls to deprive employers of all these 
privileges; they mus: take consolation from the fact that the Act 
only penalises them when they make certain conditions of employ- 
ment; it does not venture to take away tbu right of dismissal, which 
can still be exercised by every employer without stating any reason. 


Board of Trade and Tramway Regulations.— On tlie 
invitation of the Assistant-Secretary cf the Board of Trade, repre- 
sentatives of Corporations and companies operating tramways bad a 
meeting last Friday with representatives of the Board of Trade and 
of the Home Office at Whitehall Gardene. Westminster. The subject 
of the conference was the proposed Board of Trade regulations, езре- 
cially with regard to carrying a red light on the rear of all cats. 
Mr. Young, of Glasgow, made the opening statement, and was 
followed by tLe representatives of Manchester. Newcastle, Liverpoo), 
Cardiff, Hull, Lecde, &c., and also by Mr. Sellon, for the operating 
companies. It was pointed cut that at night electric tramway cara 
of the present day present euch a blaze cf light that a red rear light 
was quite unnecessary, and, further, that on account of the adoption 
on all large systems of distinctive route colours, with lights at night 
coloured to corret pond, a regulation requiring a red light on tho 
rear of every car would be so confusing as practically to do away 
with tLe system of distinguishing route colours, which has been 
found so popular at d convenient wherever adopted. Mr Cunning- 
hame, as representing the Home Office, taid. that his Department 
Lad no desire whatever to fetter cr harass clectric tramways, but 
quite the opposite. Their idea, if it could be carried out, was to 
have all rcad and street vehicles carrying a red light on the rear. 
He saw, however, from what bad becn put forward by this influential 
deputation that there might be a асау in makieg such a rule 
quite general, and in апу case they would now consider whetber 
electric tramway cars should be cxpected inthe event cf such a rule 
as proposcd being adopted. He mentioned tbat in any case, the 
Home Oitice would not deal with the rules applicable to Scotland, 
во that bis friends from the North might have any I chts which 
suited them, so far as they were concerued.-—Glasgow Herald. 


Will.—The will of the late Sir Daniel Cooper shows а 
gross value of £150,531 23. 2d., including personalty of the nct value 
of £137,951 Ss. Sd. 


Appointment Vacant, — Shift ergincer for Buxton 
eleciricity works. 


THE CENTRAL STATION ENGINEER. 


Mr W. B. WoopbHovsE, A. MI. Mech E, A. M I. E. E, has been 
appointed resident er gineer at the Neptune Bank power elation of 
the Newcastle-upon-Tyne Electric Supply Company. 

Out of 112 applicants for the position of assistant electrical 
engineer at Oldham, Mr. S. Cazean, of Rochdale, has been 
appointed. 


Mr. А F. Dowpen, of Southampton, bas been appointed junior 
shi.t engincer at Croydon electricity works. 


Mr. WV. Tuowsox, of Paisley, has been appointed manager cf 
the Gas and Electricity Works at Kendal, at a talary of £225 per 
annum, with house and taxes fice. There were 37 applicants for 
tke post. 


NEW COMPANIES REGISTERED. 


Slough and Datchet Electric Supply Co., Ltd. (74,605 — This 
company was revistered on August 12th, with a capital of 470. in ЕГ Агея 
to carry on at Slough and elsewhere the busines, of an electric light and power 
company, to construct, lay down, catabli-b, tia, and Carry out all necessary 
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cables, wires, lines, accumulators, lamps and works, to generate, distribute and 
supply electricity for the purposes of light, heat or power, and to carry on the 
business of manufacturers of and dealers in all apparatus, goods, appliances and 
things used in connection with the above, electric launch and electric carriage 
builders and fitters, &c, The first subscribers are:—H. L. Prior, The Priory, 
Datchet, J.P., with 500 shares; T. Moseley, Bangor's Park, Iver, Bucks., J.P., 
with 500 shares; H. R. de Salis, Ivy Lodge, Iver Heath, Bucks., J.P., with one 
share; A. A. Somerville, Eton College, Windsor, assistant master, with 500 
shares; E. Riley, Marton, Bucks., gentleman, with one share; A. H. Thornton, 
Bank House, Windsor, banker, with 500 shares; A. W. Shipley, River Bank, 
Datchet, brewer, with 500 shares; C. C. Higgins (Capt.), Upi n Park, Slough, 
with 500 shares; and C. J. Jackaman, Highfield, Slough, C.E., with 500 sharee. 
Minimum cash subscription, £12,500. The first directors are T. Moseley, 
H. L. Prior, A. A. Somerville, A. H. Thornton, A. W. Bhipley, C. J. Jackaman, 
and C. C. Higgins; qualification, £500; remuneration, £400 per annum divisible, 
after payment of 4 per cent. dividend. Registered office, 11, Mackenzie Street, 
Slougb, Bucks. 


— 


Worcester Electric Traction Company, Limited (74,698).— 
This company was registered on August 22nd, with a capital of £120,000 in £5 
shares, to carry on in the United Kingdom, or elsewhere, the business of 
electrical engineers, eleotricians, carriers of passengers and goods, &c. The 
first subscribers (each with one share) are:— C. Н. Godward, 198, Park Road, 
Crouch End, N., secretary; R. N. Gray, Donington House, Norfolk Street, 
W.C., secretary; F. C. Cocking, Norfolk Villa, 69, Friern Road, Dulwich, 
registrar; C. L. Robertson, 48, Bullingham Mansions, Kensington, W., director; 
H. Collbourne, Donington House, W.C., secretary; G. E. Medhurst, £08, Dul- 
wich Rise, B. E.; secretary; and Н. Wingsford, 7, Queen's Road, Wimbledon, 
S. W., secretary. No initial public issue. The number of directors is not less 
than three nor more than seven, the subscribers are to appoint the first; 
qualification, one share; renumeration, £50 per annum each, to be inoreared 
according to profits. Registered office, Donington House, Norfolk Street, 
Strand, W.C. 


Stock Exchange Notices.—Applications have been made 
to the Committee to appoint a special settling day in and to grant 
a quotation to—Calcutta Tramways Company, Limited.—Further 
issue of 35,000 shares of £5 each, £2 10s. paid. Also to allow the 
following tecurities to be quoted in the Official List:—National 
Electric Wiring Company, Limited.— 100,000 ordinary shares of £1 
each. National Telephone Company, Limited.—£1,000,000 
preferred stock, in iieu of the 200,000 preferred shares of £5 each, 
Nos. 590,001 to 790,000 now quoted. i 


TRAFFIC RECEIPTS. 


Receipts for Miles 

| the week. Total to date. open. 
Company. Mar m MU 5 
Anat, 130,07 Am'nt. Ino. or This Last. 


i deo. jyear. year. 

| ; — — — — бы 
£ | £ £ | £ 

Blackburn со. Trys... Aug. 22 704 — 50 18,815. + 8,365. 


Blac 1 апа Fleetwood ,, 23 | 1,912 —509 10,561 — 1,268 7 
Bristol Trys. & Car. Co. ,, 22 | 4,995 +872 — ES Dm de E 
Devonport a ud » 16 516 + 92 13,898 + 490 5 5 
Dudley—Stourbridge.. | „ 15 89 | 4106 24018 + 8,286 183 | 1 
Gateshead " is „ 15 886 | +205 £8,878 | + 8,6060 103, 9 
Gravesend T s „ 15 219. — . 513 | — | = 
Greenock—Pt. Glasgow , 16 709 7528 15,971 + 9,643 7 74 
Hartlepool .. „, 15 888 +118: 8,175 + 997 63- ji 
Kidderminster .. » 15 140 + 9 4,021 16 4 4 
Merthyr .. “+ T » 15 f — 85 | 6,609 — 1,288 8 8 
Middleton se „ ep 16 886 — 65,407 — 83 — 
Oldham Ashto „ 15 628 + 50 16,899 + 68 в 8 
Poole , 15 889 + 42 8108 — 115 92 
Potteries M... „ 15 1,889 +184 | 47,299 + 1,855 | 98 
Southport z% "T „ 15 428 | +178 8,020 + 2,779 53 5 
South Staffordshire. „„ 15 6908 — 78 25,126 + 315 214 22 
Swansea .. s „ n 15 555 — 13 15,224 + 1,168 5 5 
Taunton „ 16 160 — 2118 — 14 — 
Tynemouth... „ 15 505 +118 | 9,223 + 886 2 

olverhampton Dist. „„ 16 274 7177 | 5,688 + 3,803 12 2 
Weston - super- Mare.. » 18 357 — 8,271 | — 2 ib 
Central London Railway „, 23 5,452 + 78, 51,562 + 4,066 6 6 
City and B. London Ry. | , 24 2,645 +918 | 22,141, + 7,582 64 43 
Doncaster Corp. Trys. .. mij ccn > 716 „ 51 — 
Dover Corporation Bei „„ 23 $821 — 15 7,874 + 103 8 8 
Dublin United Trys. ..| , 22, 4,946 | —390 | 89,876; — 1,025 46 46 
East Ham Tramway. , 23 191 | — 42 — — | 5| 43 
Glasgow Corp. Trys. .. n 23 | 11,685 —1,789 141,728 | — 5,477 534 161 
Liverpool Overhead Ry. „ 21 1,670 —108 18,138 06 6 
Newcastle Corp. ias „ 23! 29,914 , — BON "A 35 ы 
Sunderland Corp. 8. | » H | 1,36 rane 25,878 | + 2,083 | 171 | 173 


— 


Wednesday Evening. 


WirH Consols weakened by influences alien to the market as a rule, 
there has come something of a check to general investment business, 
The Home Railway department finds it difficult to prevent 


relapses in the presence of flat Consols, and although the traffic 
returns are good on the whole, no public support is accorded to 
stocks in this eection. But electric securities form, as they frequently 
do, the exception. In the telegraph markct business shows signs of 
broadening out, but electric supply descriptions are a little quieter, 
while the tendency of prices keeps good. Rather more trade is 
passing in some of the industrial shares, and a few rises are the 
res ult. 

City and South London Ordinary is a point to the good, and now 
that Waterloo and City is marked ex div., buyers may be tempted 
by the comparative cheapness of the quotation. A 3 per cent. 
stock at 92 pays £3 7s. 6d. per cent. on the money invested, and 
with security as good as the Waterloo and City, it is possible that 
attention may be again directed towards it when the gilt and silver- 
edged markets return to something like a normal condition. The. 
small amount of the stock—there is only £540,000 of it—precludeg 
any active market, but when the price begins to move, it generally 
does so by points at a time. 

Incidentally, it may be noted that Lancashire and Yorkshire 
Railway stock has risen this week upon the strength of the com- 
paby's reported determination to electrify that part of its line which 
runs between Manchester and Liverpool, with a view to meeting 
the competition threatened by the mono-rail It seems a pity that 
the great steam lines should refuge to move in the matter of electric 
iraction until forced to do so by the appearance of mcre enter- 
prising spirits, 

London United Tramways 4 per cent. Debenture is changing 
hands at a slight fraction below 110, while the 5 per cent. Preference 
ehares keep at £11. The partly-paid are quoted at 8}, which is 15s. 
premium, as against the £1 premium of the fully-paid shares. 
Dublin Trams at 12 are a very quiet market, and business in them 
on both sides of the Irish Sea has become reduced to a minimum. 
British Electric Traction Preference have scored a small rise, and 
now etand at 121. British Columbia Electric Railway Preference, 
although quoted at 94 to 91 in the Official List, are really weaker, 
and cellers have hard work to get a bid of 9. It is the sending-out 
of theee fancy figures which drags the Stock Exchange Official List 
into disrepute, and causes the investor to regard its pages with 
more ecorn than it deserves—which is saying a great deal. Great 
Northern and City Preference, at 8}, are a shade easier, there being 
a seller of 100 or 200 shares in the market, which is at all times a 
limited one. | 

Notwithstanding the apparent lack of variation in the electricity 
supply list, there are several prices really harder than they were a 
week ago. Charing Cross Ordinary bave recovered from their 
previous dulness, and are again 93. The City Undertaking Pre- 
ference keep about 8 discount to par. Chelsea Ordinary have also 
improved fractionally, a buyer of the Preference turning his atten- 
tion to the former when he found he could not get what he wanted in 
the latter. There is a better tone in Kensingtons, but it takes an order 
in a very small numberof shares to move the price of these. Nothing 
further bas transpired with regard to the probable upshot of the 

Metropolitan Electric cate, but the recent selling is over, and the 
price is actually better, although nominally unchanged. On the 
other band, Notting Hill ehares have receded a trifle upon a small 
parcel coming in for sale, and London Electrics lost some of that 
unusual strength which they displayed last week upon the issue of 
the company's report. South Londons are rather wanted, and so 
are Electric Constructions; the Debenture stcck shows a slight im- 
provement. 

A feature of the last few days has been the steady demand for 
some of the little-known best provincial electric supply shares. 
Dealing in these is necessarily a matter mainly of negotiation, but 
jast recently the inquiries have all bad purchases as their object, and 
a fair amount of business is doing in them. Quotations remain 
steady, with no sensational change. 

In pointing out that Globe Telegraph and Trust issues are harder, 
the Preference quotably so, an indication is given asto the tone of the 
telegraph marketaltogether. Eastern Ordinary hasat last been put up, 
although only to the extent of 1 percent. The ridiculously wide 
‘margin quoted’in the Official List does not, however, give a fair 
idea of the real price, which is about 124. Eastern Extensions 
have failed so far to move insympathy with the other stock. Cuba 
Telegraphs again improved their position, and Commercial Cable 
displays a five-dollar rise, following upon the way in which Wall 
Street is putting up American shares of all kinds. Submarine 
Cables Trust Certificates are unchanged, and Anglo-American De- 
ferred even fell 4, upon realisations by some proprietors who were 
thankful to get out upon any activity. Direct Spanish Telegraph 
Preference are dull at 73. One or two of the National Telephone 
issues bave hardened a little, Third Preference merely recovering 
last week's relapse. The better tone for telegraph stocks prompted 
an Tuquiry for Telegraph Construction shares, and a rise of £1 has 
ensued, 
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|| 
Dividends marked § are for в year, consiating of the latter part of one year and the first part o 


Dividends paid in deicrrod share warrants, prot ty | used as capital, 


Stock a | Gois Bunnen 4one 
or Divi for 
— NAMB, EDI EE AE | Sa 
— | ion 1599. | 1000, | 1901. e um Highest.) Lowest 
300 African Direct Telogra h, 4 Ф Debs. wee eee 00е see TP eee -— — ees ese 
25000 Amason Telegraph "bore shares, Nos. 1 to 25,000 . ee | 10| .. Я PN Si— 44 Jà— 44 an T 
119, '7001| Amason Telegra oe cL Ф Гов: Nos. 1 to 1,250 Red. .. 100 . | 70 — 80 10 — 50 a - 
804,720 Anglo-American Telegraph ... - - sed ... [Stock] 73/6 | 3j 61s. | 47 — 50 A — us 5 
8,097, 640 Do. do. 6 % Pref 000 ees eee Stock 6 Ф 6 Ф 92 — 94 == 9 2: 
‚097, 640 Do. do. Deferred eee eee eon Stock|£1 75. ба. 28. 74 — 8 71— 7% Ё E 
44, "000 Chili Telephone, Nos. 1 to 44,000  ... bas ө, ed 514 5 Y 5 V 2 — xd 10 i ies 
1,741,0297 Do. do. Sterling 500 year 4 J Deb. Stock Red. Stock | . | 95 — 97 dud 
16,000 Cuba Telegraph ene eee eee 006 606 ове 10 7 y ^4 4196 : 4 y^ 5 — 6 13 — 14 13i 127 
6,000 Do. 10 Ф Pret. eee eae eee eee eee 10 eee T" © 124 — 133 2 = 3 
14, 991 Direct Bpanish Telegraph 006 eee eee b 4 y ^4 4 y ^ 4 % 24— 34 24 x 80 7 1 9 
6,000 Do. do. 10 V Cum. Pret. .. TI. ees 5 eee see eee ‚74— 8} 1 — 11 Ye oes 
60,7101 Direct United States poe or * G 5 E p 20 | 38% | 88% | 32% 10 — 11 0 — sist " 
. Canes. ta). beg. De к -103 |98—101 |... | .. 
96,300 е, Moe 1 ie 1200. Red.] 100 | ... | ... 99 — 102 dues vA E 
4,000,000 Rastern Telegraph, Ord. Btock eee eee eee СІІ) Btock 7 Ф 7 5 7 % 117 —127 113 —] 8 1 b 
3 Pref. Btock 100 eas - T 87 — 90 88 — 91 891 | 88 
1,930, Do. 4 cee eee eee 108 — 112 (8 —112 1084 i 
1,482,268; Ро. Mort. Deb. Stock Red. Stock E Ps i: TE Um 
$00,000 | Eastern Extension, 1 and China Telegraph ... | 10 7 % 7 Ф 7% | 14- 124 on zu Y; 
820,000! Do. 4 95 Deb. Stoch Btock M .. | 07 —112 — dis PT 
Eastern and South African Telegraph, 4 Ф Mort, ра 100 513, " 98 —101 98 —101 
Sigue Nos. 1 to 3,000, red. 1909 юн 
Do. 4 95 Beg. Mt. Debs. (Mauritius Bub.) 1—6,000 | 25| ... ue 100 —1C3 1 — n y^ a ET 
100227 Globe Telegraph Md Trust X CA A с 10 6195 | 519. | 53% i- | dà 5 13% 123 
80,042 O. 006 (TT) ve vee в n 
1501000 Great Northern Telegraph, of Cop 10 (123 25115 Y |15 % | 25 — 27 25 — 927 ЧИ js 
Halifax and Bermuda Gable, 4i Ф lst Mort. Debs, j 100 | «| «| 199-12 |99 122 
70,000 within Noa. 1 to 1,200, Hed. І Mon 
17,000 do-Buropean Telegraph  .. 25 10 Ф 10 Y 10 $ c8 @ enu ss E 
100,0007| London Platino- Brasilian Tolegra br Ф Debs. ... ..|100]| .. 855 .. 1102 - 06 | 2 5 © 
72,680 | Montevideo Telephone, Limited, Nos. 1 to 72,680 1 | 24 T 5 i— 4 е 8 € 
86,492 Do. do. do. 6% Pret., Nos. 1 to 86,402 115 xs = 1— 1 а: Е, 1 9% 
983,333 | National Telephone, Pref. Stock ... ee © 100 | 5 5 5 Y |92 — 96 du d 
200,000 Do Pref. shares... "m И sie 9 | s 34 38 44 — 4] ст УТ E 
1,966,667 Do Def. Stock vus ба ies „ | 100] .. 60 |64 xd| 54 — 58 1 m 
15,000 Dc. 6 Oum. Ist Pref. eee eee эе» 10 6 6 6 y 4 i — n 10 2 12 ee oe 
15,000 Do. 6 5 Cum. 2nd Pref. 10 | 6 6 6 10 — 1 noui vee m 
250,000 Do. 5 Y Non-cum. 3rd Pref., 1 to 250,000 5 5 5 5 кыю 55 E . T 
2,000,000} Do. 40 Deb. Stock Red. ТА Stock] 83 33 34 : ` E - ie 
600,000; Do. Deb. Stock Red... 100 | ... | 4 4 102 — 1 ч s 
171,504 | Oriental Telephone ad Blec., Nos. 1 to 171, 504, tally paid 1|5% |6 6% 954 —101˙ S Lii ET 
100, 000 Pacific and European Tel., 4 $ Guar. Debs., 1 tol 000... 100 rae ТЕ : a vr i 
11,839 Beaters.. eee І oes ITI. 8 5 y 4 5 V pA 110 —120 110 — 120 1124 À 
8,903 Bubmarine Cables Trust eee coe eve о.е LLL Oert. е0 o S 4 5] 43 » Y 5 3 51 
58,000 | United River Plate Telephone or 5 7 7 7 | 7 95 Fi am с ac т 
40,000 Do. do. 5 $ Oum. Eee Ros 1—40,000 bj ... "s "E P uam 5 = = 
deti ro ins ао ро о оа 
165,600 | West African Telegraph, 5 Y Debs. . ee 100| .. - ies 2 = ii io 
008 | West Coast of America, Nos 1—30, 000 and 53, 001—653, 008 9% | .. TS uL n M E E 
150,000; Ро. do. 4 95 Debs., 1—1 ,500 gua. by Bras. Bub. Tel. 100 | ... Е рае шр с REV 
207,980 | Western Telegraph, Ltd., Nos. 1—207,930..  .. .. | 10|7% 17% © 415 ы" К D MÀ 
76,0001 Do ф Debs. 2nd serios, 1906 oe. 100 oor TT ТТ * 7 — 100 97 —160 974 | 
946,777 Do. do Deb. Stock Red. eee ТҮ 100 eos т oe 7 Ж j= di i 
891 | West India and Panama Telegraph... .. ..  ..| 10] 1 1. ids á- а i 
94,563 Do. do. do. 6 Ф Oum. 1st Pref. ... | 10| ... TA А н 7 MA = D 
4,669 Do, do. do. 6 Oum. 2nd Pref. ITI 10 eee eee °з» 99 — 109 99 109 i 
80,000) Do. do, do. 5% Debs., Nos. 1 to 1,800 100 | ч | Ни | Ph | — 102 0 | ЖЕ 
ELECTRICITY SUPPLY COMPANIES. ; 
100,000 | Blackheath and Greenwich Dist. Electric Light, Ord. 14i i — i— : vee 
100,000 Do. 44% 1st Deb. Stock, Prov. Certs. | 100 gee -— | "T S TE pm S ik 
19,661 | Brompton & Eensington аси вер, Ord. , 101 to 19,761 : 6 6 V 8 Bi a с d N 
20,000 Do. 0 um. = "c Е: = 9 ^ 
£0,000 Charing Cross and even пір Sepp 55 : 91,93 10% 3 à- fu " n4 i 
000 Do. do. 0 0 um. i is iss 5 
250,000| Ро, do. do. 4% Deb. Btock Red. |100 | | c | n le t, 105 7107 106, : 
$4,000 *Chelsea TORET Bupply, Ота. ... EN ds ТА 5161 5196 % коса иси А ái 
150,000] Do. do. Det. Btock Hed. ... тё M "m а 33 ii m 
70,579 | City of London Electric а d. 40,001—110,579... | 10 | 4 7 0 $ 5% ias 33 wil ia 
40,000 Do. Саш. Pref., 1 to 40,000 . 10 | 6 6 NC » | 
400,000! Do, в Deb. Btock, Bcrip. (iss. at £115) ‘all paid aoi ee en Er qug е 1 
000 Do. 43% 2nd Deb. Stock, Prov. Certs., all paid | 100 | ... „ c i 81— 91 n id 
40,000 Our ot Lond. & Brush Prov. Elec. Ltg., Ord. 1—40,000 | 10 | 4 4 $ % * TT 
20,000 Do. do. do. 6 95 Pref., 40,001—60,000 10 | 6 6 Sue c es ср. 
400,000 Do. 43 % Deb. Stock, Prov. Certa (al paid) Bd. Pa dee s ars ar I n 
85,500 Bdmundson's lec. Corp. 23 Ord. Shares ee oes eee b 6 Ф 7 % % 6 — 6 6 EET 64 61 ix 
—.— n. as б % Oum. Pret. 1 Btock. ..|[100| .. | ... | .. [07—110 |.07 —11) 108 
S ND Kensington а Lautes, Zr ol ке 11% | 12% | 10% | 14 134. | IK - Hà |... |... 
? An 1€, E TI ee m | 
90,000 do. 4% Deb. Btook Stock) ... 55 "T "c T Y: isi 
110,000 Landon Electric Supply Corporation, Limited, Or Be e e UM S 515 
49,840 Do. do. do. do. 6 95 Pref. 5 | .. es К ets E p i 
250,000 По, do. do. 4% 1st Mt. Db. Btock Bd. j 
98,769 Metropolitan Electric Supply, 101 to 62,500 25 10 6 $ 6 | 61% 5 d zs 
120,000! Do. 4 Mortgage Debenture Stock |... |... |... ME oo ca : = 
260,000! Do. ag Mort Deb. Stock Bed, Ir oor Stock eee TD T 3 7 144 153 Е 113 134 133 
8,652 Notting Hill Blectric "m e ~| 10|7%|7% |6 1 3$ — 154 514-15 | 1 |... 
40,000 | Bt. James's and ЫП Mal Elec Light, Ord. .. 5 14 [148% 14 ‘= + us 91 91 
20,000 Do. 7 9 Pref. 20,081 to 40,080 | 5 7% 83 — еи . 
114800 Do. de. 34 9 Deb. Stock Bed.. 100 n О p c Far EE E. 
,000 Smithfield Market Elect. Варріу, Ord. ТТ TIO TP ө, Ы ө, m D : i P 
Gene | Зо London Бош; СОИ ЕИ „ з | — „ 
adon leotrici n i» 0 eee di í — 19 Y 1 Л 
Westminster Electric ied DH. DA "| 5 133; Fs 10% | 11 - 12 11—17 117 г 
* Bubject to Founders Shares. t Quotations on Liverpool Stock ique eui 
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SHARE LIST OF ELECTRICAL COMPANIES, — Continued. 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 


Present NAMB, ашына оп ger "s 
Issue, August 20th. Aug. 27th. Aug. 27th, 1909, 
t 1899. 1900. в Highest. Lowest, 
20,000 | British анн i Oum. Pref. ... i „| 10| ... 5196| ... 4— 5 4— 5 е "- 
800,000) Do. 1st Mort. Deb. Btook Bed. Stock 83 — 88 83 — £8 
63, ‚074 | British ресе тшдщ T TT Tm T өө, 10 8 `% 9 * 9 9 124 — 134 124— 134 
90,000 Do. do. 6 Oum, Pret. eee ove ео 10 LII) 000 eee 121 — 124 124— 13 
€00,000} Do. do. 5 B Perpetual Debenture Btook ... Stock 124 —127  |124 —127 
70,000 R > NS eos oes ^ 6 | 20 * 15 * 10 * 71— 72 71— 7% 
70,000 Do. (4899), Pref. see ace ^ өөө b eee eee 51— 53 — 6 
50,000 ( Browett, Lindley & Oo. TES ча Vei аве „| &1| u 8 * | 13s. to 158. 13s. to 15s. 
50,000 |4 Cum. Pref. ... 6. | £1 eee 6 ә» 16/6 to 17/0 | 16/6 to 17/0 
105,731 Brush Blecl. 7 „ Ота, eqs 731 ... -— T 2| 5i b Nil 11— 18 11— 18 
150,000 Do. o. Non- cum 6 & Pref. .. T T 2 6 6 3% 11— 2 11— 2 
125,000! Do. do. 44 . Deb. Btock Stock i we |169 —105  |102 —105 
125,0002 Do. do 44 PP 2nd Deb. Stock e, [Stock 93 — 98 93 — 98 
80,000 | Callender's Cable Construction „Nos. 1—80,000 ... | 5 15 % 16 5x 20 0 % 154— 16} | 154— 164 
40,000 Do. do. 5 % Cum. Pref. eld 5 6 bj— 6} 
90,0002 Do. do. 41 % 1st Mort. Deb. Stock Red ... |Btock| ... | .. | .. |109 —13 |109 —113 
1,969,800 | Central London TM Btock iis ds e. (Stock! ... са 4 91103 —166 xd|103 —108 
440,100 Do. do. 4 y ^4 Pref. Stock .. coo 006 Stock ове ees 4 104 — 107 xd 104 —107 
440,100 Do. do. Def do. ae (Stock)... 25 4 5103 — 106 |103 —106 
855,000 | City and Bouth London Railway  ... - ove Stock 12%) 12%] 2 71 — 73 72 — 74 
54,000 Crompton & Со., , Nos, T to 64,000 i ы E 3| 7ài3| 8 % 1%] 21— 3xd| 234— 3 
А о 
100,000 £100, and 901 to 11 ,000 of £50 at eee eee eos eee 101 — 106 Ф 101 —106 Ф 
99,261 | Edison & Swan Utd. m. Lgt., A” shares, £3 pd. 11099,2601 | 5| 6 a : i— i— 3 
17,139 Do. do, cA" Shares, 01 —017 7,139 ose b 6 eee 11 — 24 11— 2% 
944,0231 Do. do. iR 49% Deb. Stock Red 100| .. |... |... 74 —978 |74 — 78 
100,000 Do. do. 595 ind Deb. Stock Prov. Certa. all pd. 100 | .. : . | 78 — 83 78 — 83 
119,100 | Electric Construction, 1 to 112,100 . TP 2 69 6% 69 1i- 23 11— 2 
31,890 Do. do. { Cum. Pref., 1 to 31, 990. Т eee 2 eee eee ees 24— 3 24— 3 
182,5003 Do. do. Perp. let Mort. Deb. Btook [I Stock ees eee 98 —1061 99 — 102 
18,000 General В Elec. Oo. TI Cum. Pref. se 10 .. | 5% 5%| 98— 104 | 92—101 
150,000 do, Mort. Deb. ... eee e. Stock TIT eee 99 — 102 99 —1C2 
85,000 | Henley's A CN. T.) ) Telegraph qm O rl. 5% 5 | 15 20 20 * 16 — 17 16 — 17 
85,000 Do. 4$ 95 Pref. ... T b 4$ 44 ТА 54— 5$ 54— 5 
50,0007 Do. de i 41 Mort. Deb. Stock... |Btock| ... ees „ |111 —115 111 —115 
50,000 Indis; Babes, G Gatte, Farb and Telegraph. h Works „| 10|18 %| 10 9| ... 203— 214. 201— 214 
87, verpco Over deny, - - eo 115 4 ,— 443 | 48— 44 
10,000 t Do. do. Pref., £10 paid eee eee 10 b ees eee 9$— 10} 91— 101 
7,500 | Parker (Thomas), Limited, Ord., Nos. 1 to 7,500 ... „| 10] s ae S. | 144—154 144— 15} 
$Rosling & Fynn 6 Y Cum. Pref. ves eos e| £1] .. 6 Ф .. |19/0 to 20/0 |... — . 
87,850 | Telegraph бошко and Maintenance ... ee | 12| 15 7 * 174% 20 Y 37 — 40 38 — 41 
150, ‘0002 Do. 4 % Deb. Bds. Nos. 1 to 1,500 Red. 1909 eee | 100 102 —105 [102 —105 
540,000: Waterloo and City Railway, Ord. Btock Ws Sas „› | 100 g Ф 8 `% 3 * 90 — 93 xd| 90 — 93 
t Quotations on Liverpool Stock Exchange. 1 Unless otherwise stated АП shares are fully paid. § From Bradford Share List. 
LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
Consolidated Te вове ve pc a and Maintenance, а-—4. Oldbam, Ashton, and oo Bleotric Ид [rr О) Ord, 1100 
Natioval Electric —1. bo. 10. 
* From Bhmipgbsm Bhare Lin 4 From Menctester Bhare List, Bank rate of discoont 3 per cent. 9 6th, 1902). 


MARKET QUOTATIONS, Wednesday, August 27th. 


CHEMICALS, &o. | This week. | Last week. Ino. or Deo. METALS, &. (con. | This week.] Last week. Ine. or Dee. 
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а Acid H rochlorio ee ee per owt. 87 е ee 9 Copper Sheet ee ee ee ton £69 £00 oe 
a : Nese ee ee ee per cwt. ш. 4. ee 9 oe : ° ° ° ee Dor ton £09 200 oe 
« " Вароне: . 2 Per owt. ) [^ ss TE M diss zuo £5 225 S 
a Amm FFF hh з * " Rod . бею 2068 £68 = 
. Ammonia, Muriate (crystal) .. Pe cn y 10 p 10 ee P " " Н.О, Wire por Ib. 2 a ès 
а Bleschin powder .. <. perton "n Hn is f x JAEN C Par Ib. Р : Е 
e Bisul е ої Oarbon .. . per ton £16 215 ee п German Silver Wire „ber lb. is ү T 
Borax M M es per ton 218 413 T h Gutte- fine .. ee ee per lb. . 
а Bensole (Юу). ee . per gal. N е ЧА es r == rubber, геа одет. ee ee per Е 2 218 | 
e oe ee ee ° ee es 
а Copper Bulpbate eo өө n he £19 £19 ee 4 „ Pig (Cleveland тытам). T P COR 53,2 63/2 1/- inc 
в „Nitrate. s. porton 394 £36 . Coin according to per ton| From £11 | From £11 
а „ White Sugar „ рег ton 881 231 T € a Ветар, es рег ton] 47/6 to 50/- | 47/6 to 50/- 
a Methylated Spirit * Pega e | “м. n C i Wire galvanised Nó B 1. per ton £u 6 | eiae 
а Карызы Solvent pen ait. per КЫ. Ws us v 5 oo oe dui { all 6 | to £11 6) 
a ° . ee ee ee . 
2 „ Caustic (8/606 oe per ton 394 A94 ee “м ganiz Wire No. a8 os а Per Ib. 8/- 8j- T 
€ n Bisulphate ве ee per ton 898 A56 oe Meroury ee per bot. £8 16 8 15 m 
ee ee ee (E) per owt. 109/- 109/- ee 4 Mica (Ш original cases), small ese per Ib. Bd. to 9d. М. to 9d. ee 
eB ate of Magnesia. per ton rri 44 10 ee 8 " s» medium per Ib. 1/9 to 9/9 | 1/9 0 9/9 Tm 
а Sulphur, Bublimed Flowers .. per ton 6 86 6 ee 4 u ee per lb. к 8/8 to 1/8 ee 
2 un ped ig "^ ae ux pw аи ee P Phosphor Bronse, pia sasin per lb, 11 10 1% юш T 
а өө . 0 өө bars в . — ee 
a Boda, Canstic (white 99 9) .. Per ton 41815 | 41818 з " „u strip’ Per lb. From 1/3 AT, ei 
6 n өө өө ee per ton 88 28 ee an ee ee ee poros, £4 Ai oe 
» Casks ee per lb, ща, ad, ee {шы М eese opio per lb 9d. M if аш 
Steel, ao an From és 
METALS, 40. go аша se ae ав KM оаа | с 
Акыш кынын Fer dm | A | E r „%% з 
> Bheet, in ton 10м per ton 4191 4101 RE & 1 wie Nod 0016 .. . bel] 17 1/1 » 
p Bebblw's metal ingots. .. рег юр 440 to £140 240 to 4140| 2 p White Anti. frietion Metals — 
е Mar to 19°) basis per ib, А . - " White Ant brand .. „. per ton] £86 to £60 | £86 to £60 T 
Мат) 2 pel | а | : res Отоу e ., ы sé | о | o 
e „ Wh „ „„ par Ib. qå. та, ш j „ Splyi0lbe, Russian 2. per 952 is 
e Conver drawn) ee Per Ib. e д. ee " 10 . Russian, single .. per в ee 
Ld и oe per Ib. 0 ее 80 lbs, J тоте oo [Ij per 211 15 A 15 ee 
p Copper Bars (best selected) .. per ton £00 469 90 Sino, 83%, (Vielle Montagne bad.] per 298 296 $i 
e стад гадел, отр. ырны куре кор дөн Пн, 
Quotations |, Messrs Thos. Bolton & Sons. по h Messrs, Edwa П „Lid | Quotations | мевага, P. ton d Rone. 
supplied by] d Mesars F. Wiggins & Bons, supplied, Ly} (мона Bolling & Lowe. supplied by|* Мева, Johnson, Matthey & Co. Ltd. 
e Messrs Frederick Smith а Co j Messrs Walter Н, Hindley а Oo., Ltd. p The Phosphor Bronze Company, Ltd. 
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THE MARCONI STATION АТ OAPE'BRETORN. 


THE Scientific American of August 9th contained an illustrated 
article on the new Marconi station for telegraphing across the 
Atlantic. The European station is situated at Poldhu, Cornwall. On 
the American side of the ocean the atation used in the original experi- 
mental work was erected on a lofty point at the entrance to St. John's 
Harbour, Newfoundland ; but on account of the opposition of the 
Anglo-American Telegraph Company, Marconi abandoned that site, 
and selected two new locations, one on the easterly coast of Cape 
Breton, Nova Scotia, and the other at Cape Cod, Massachusetts. 
The station at Glace Bay, Cape Breton, is located on a promontory 
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ONE OF THE 215-rr. Towers, SHowiNa DETAILS OF 
CONSTRUCTION. 


of land, whose surface lies abont 70 ft. above mean high water. The 
plant consists of four huge towers for carrying the vertical wires, 
and a group of one-storey buildings arranged at the base of the 
towers, in which are contained the powerful electrical plant which 

been specially constructed for the station. The four great 
towers, as shown in the illustrations, take the place of the familiar 
single mast that is used where transmission is to be conducted over 
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DiaGkam SHowina METROD OF STRINGING THB 150 
AERIAL WIRES AT THE Marcont Сарв BRETON STATION. 


moderate distancea. The necessary height for the vertical wires 

as been attained by the erection of four braced wooden towers, 
each 215 ft. high, at the four corners of a Square which measures 
about 200 ft. on a aide, Each tower consists of four legs, built up 
of 3 x 19.in. plank, the legs being braced together on each face of 
the tower by 3 x 9-in. braces. The planking of which the legs are 


built is laid up so as to break joints as much as possible, and secure 
the approximate strength of a solid 12 x 12-in. stick. The legs 
are spaced 30 ft. from centre to centre at the base, and 9 ft. from 
centre to centre at the top platforms. The foundation of each tower 
consists of a mass of concrete formed in a hollow square, in which 
are embedded the 12 x 12.in. sills and the first panels of the 
lateral bracing. In section this concrete mass is 6 ft. in width by 
8 ft. in depth, the external dimensions of the foundation being 
36 x 36 ft. and the internal dimensions 24 X 24 ft. 

The experience obtained with previous attempts to carry a set of 
lofty aerial wires, more particularly that at Cape Cod, which was 
wrecked in a heavy gale, proved that the weakest feature in those 
structures was the system of guy-ropes with which they were held 
in position. The fall of the Cape Cod structure was due to the 
parting of the extreme weather guy-ropes, the method of tying the 
towers adopted having been such that practically the whole strain 
fell upon a few stays. In the present case the towers are tied in 
such a way that the stress on each tower will be transmitted directly 
to its own set of cables, every one of which will be doing useful 
Work. The wires are carried from three points on the towers (the 
lower and upper third and the summit), all wires having an 
inclination of 45°. The ropes are all made of the best plough steel, 
the majority of them being 24 in. anda few 3in. The method of 
carrying the aerial wires upon the stracture is as follows:—Four 
3-in. cables are strung from platform to platform at the top of the 
towers, as shown in the accompanying diagram, and from these 
cables depend 150 aerial wires. These are drawn together and 
united in the centre of the tower into a single cable, which 
descends vertically to enter the transmitting and receiving house 
below. The average length of the aerial wires before they meet in 
the common central cable is about 140 ft. 
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PACIFIC CABLE SURVEY. 


Mr. R. E. PEAKE'S book on “ Deep-Sea Sounding in the Pacific " 
consists of extracts from the engineers’ (Mesars. Clarke, Ford and 
Taylor) report on the Pacific Cable Survey, with Notes and De- 
scription of the Deep-Sea Deposits by Sir John Murray, K.C.B., 
LL.D., D. Sc., F. R. S. 

The period occupied by the work was from May to August, 1901, 
and the ship used for the purpose of the survey the ав. Britannia, 
a steel twin-screw steamer of 1,554 gross tons and 1,200 1 H. p. A 
review of the last important survey upon which this vessel was 
employed — that between the English Channel to the Azores and 
New York, &c., in 1899 —will be found in the ELECTRICAL REVIEW 
for May 10th, 1901, Vol. xlviii., p. 820, 

The account of the present survey is set forth in a brief but com- 
prehensive manner, commencing with a description of the ship and 
ite apparatus which appear to be of a kind to secure the best 
resulta. 

The operations of sounding, &c., commenced on May 18th, 1901, 
two days after the Britannia had left Sydney. This vessel was 
under the command of Capt. J. E. Leach, Mr. C. W. Clarke being the 
contractors’ engineer on board, and Mr. R. E. Peake having joined 
the vessel at Sydney to supervise the carrying out of the survey on 
behalf of the Pacific Cable Board. 

Off Bouthport, the point nearest to Brisbane selected for the 
landing of the cable to be laid to Norfolk Island, some soundings 
were taken to find the character of the bottom, which proved to be 
of sand, dead coral and small shells. Then profile soundings were 
carried out to deep water, a very regular slope being formed from 
the 100-fathom line at 23 miles from shore to the depth of 2,650 
fathoms at 77 miles out. The character of the bottom wasaimilar 
to that nearer the coast, and it would appear that the upper part of 
the slope is of ordinary coral formation. Farther out, however, 
from the 200 fathoms to 2,200 fathoms, globigerina ooze is found ; 
beyond that depth the deposit becomes a red clay. 

A strong southerly set of current was met with during this firat 
series of profile soundings, so that on sounding back to the coast a 
line was chosen north of the cable route, these soundings corre- 
sponding closely to those taken to the southward. 

After visiting Brisbane the sounding work was resumed from the 
position of the last deep cast on the direct route to Norfolk Island, a 
depth of 2,470 fathoms being reached. After this, and at a distance 
of 112 miles from the coast,a depth of 824 fathoms was found ; 
further sounding to the southward showed a shoaling to 228 
fathoms. After this several others, all of which indicated the 
existence of a range of submarine mountains extending for 40 miles 
south of direct cable course, were made. Upon exploring the northern 
end of this mountain range a narrow gully was found running through 
it ina north-east direction, with a hard and irregular bottom. 

This discovery led to the abandonment of the route originally 
chosen for the cable in view of the bad ground in this guliy and 
the strong current, which might have caused the cable to be laid 
across the range. The southern part of the elevation was then 
examined, and ite termination found, with water deepening to 
2,300 odd fathoms, at about 30 miles from the shoalest depth or 
crest of the range, with a sounding of 220 odd fathoms. 

A summary of these operations shows that at 112 miles from land 
а range of mountains was met with extending for 40 miles south of 
the direct cable route between Southport and Norfolk Island, and 
probably as far to the north if the gully is not considered. The 
gradients on the west side are very steep, showing a rise in one 

lace of 12,000 feet in 16 miles. This range has been named the 
ritannia Hills. | 

After completing а line of soundings between the last of the 
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profiles and the position of the 2,346 fathoms, the normal depth 
south of the range, and finding an average depth of 2,500 fathoms, 
the sounding line was resumed towards Norfolk Island, the resulta 
showing a good level bottom, with a practically uniform depth of 
2,500 fathoms as far as latitude 26°.53’8 , longitude 157°.42’ E., about 
110 miles from the south extreme of the Hills, at which position, 
about 1,500 fathoms was struck and followed by a long stretch of 
shallower water. 

After leaving tbe Hills,“ very strong Northerly currente, it is 
stated, were encountered, the effect of this causing the soundings 
along what is termed the 1,500 fathom plateau to be in some cases 
unnecessarily close together, owing to ship being set towards the 
sounding previously taken. 

From an inspection of the cbart, we do not find this 1,500 fathom 
plateau io be very evident upon taking a comprehensively general 
glance, but the figures are so small and blurred in the printing, that 
it is difficult to decipher them. "The soundings shown appear to be 
more like 1,600 to 1,700 fathoms between the termination of the 
2,500-fathom level (latitude 25°.53'8 and longitude 157°.42’ E.), and 
the commencement of the shoaler ground of between 700 and 900 
fathoms in latitude 29°.0'S., longitude 160*30'E. (approximate). 

The wide Pacific does not appear to have always been in a smiling 
mood, for bad weather, in the guise of a N.W. gale and heavy sea, 
interfered with progressof work, but a resumption of sounding after 
a day's delay brought a change of depth from 1.500 (?) fathoms to 
800 fathoms in latitude 29°8., longitude 160°.30’E., which continued 
with slight variations during two day3, when deep water was struck 
again in 1,900 fathoms, 

The shoal area passed over (it is stated) extends for about 220 
miles along the cable course, rising from 850 fathoms on its Western 
side to about 700 fathoms in its centre, and then falling to the east- 
ward on the same gradient. 

From latitude 29^ S., longitude 1647. 20 E. approximately, the 
soundings showed level ground to latitude 29*.6' 8, longitude 
165° E., deepening at this position to over 2,000 fathoms, and the 
depth afterwards decreasing gradually to about 1,400 fathome, 
latitude 2%°.3'S., longitude 165°.25’ E. This shallower depth was 
considered to be the shoulder of a bill, crossed by the cable route; 
the soundings then showed over 1,800 fathoms, and continued ко for 
some 30 miles (? 90 miles), to latitude 29° S.. longitude 168° E., 
approx. 

Slight currents, but strong В.Е. winds and sca, appear to have 
necessitated conriderable allowances in the courses steered while 
sounding; the star and other observations taken at intervals, how- 
ever, showed that the positions aimed at were correct. 

A maximum depth of over 1,900 fathoms bad been reached, latitude 
29°.5’ S., longitude 160°.44' E., before shoaling depth again on ap- 
proaching Norfolk Island, which was sighted 40 miles off, the depth 
at this point being over 1,200 fathoms, globigerina ooze being 
generally found in all the bottom samples. 

Anson Bay, at the N.W. correr of the Island, waa selected as tle 
landing place for the cable, this choice necessitating further sound- 
ings to the north of those already taken. This extension of the 
survey proved satisfactory, and, moreover, practically the whole 
ocean floor between Queensland and Norfolk Island was found to 
consist of globigerina ooze, the best possible bed for a cable. 

A rather steep ascent was found off Anson Bay to the 100-fathom 
line, the change of depth between the 200 fathom and 50-fathom 
lines taking place in about one mile. 

The nature of the bottom on the banks on this side also consiste 
of sand and coral débris. 

The distance between landirg places over the route selected, 
including the detour made to avoid the Britannia Hills, it is stated, 
is 778 miles, being an increase of 124 miles over the direct route. 

To sum up tke depths along the cable line. It appears that the 
Queensland Bank extends for some 23 miles, then the Continental 
slope to 2,200 fathoms’ depth a further 51 miles, and then a stretch 
of level ground for about 160 miles, with an average depth of 2,500 
fathoms. Then another stre‘ch of 130 miles, with a depth of from 
900 to 700 fathoms. From this latter point the depth increases to 
2,000 fathoms for 73 miles, then rises to 1,400 fathoms for 23 miles, 
falls to 1,950 fathoms in 77 miles, and from thence, in 49 miles, risc3 
gradually to the foot of Norfolk Island Bank. 

This summary in the report does not touch upon the 1,500- 
. fathom plateau mentioned in the bcdy of the text of the report, 

nor, by a reference to the chart, does this appear very clearly, the 
depth shown being from 1,600 to 1,700 fathoms. 

n June 18th the survey for the Norfolk Island (New Zealand 
section) wes proceeded with, the route, as projected, going due 
south until clear of Philip Island, then south-east to the edge of the 
bank over 29 miles of shallow water—i.e., 30 to 40 fathoms' depth, 
with a bottom of broken coral and fine sand. Near the edge of the 
bank live coral was found. | 

A curious feature is recorded in the fact of very high bottom- 
temperatures being found over tbis stretch of soundings, all being 
within the range of 65°, to 67˙3 іп a depth of between 32 ard 103 
fathoms, the temperature of the air being only 65°. 

Rough weather again interfered with the operations, but some 
bottom-temperatures were obtained on tbe 100-fathom line, which 
show a great change from temperatures observed just previously, 
those now taken registerirg 62:5" in 116 fathoms to 638° in 42 
fathoms’ depth. These temperature variatiol s are attributed to 
varying currents, which extend to a depth of over 100 fathome. 

At a distance of 75 miles from the 1CO-fathom line a sounding 
gave 1,200 fathoms, and at 10 miles south from this a depth of 790, 
and then 720 fathoms was fouud. 

The exploration of this shcal ground was interrupted by bad 
weather, but eventually а patch was located 1 in the shape 
of a hill, stondipg alone surrounded by water of 500 fathcms greater 
depth. 


It is remarked that in the ordinary course of sounding this patch 
might easily have been missed, and as ite position was close to the 
cable route, the value of the zigzag system of sounding within a 
band of varying width is clearly shown. 

Again, it appears that the results of the soundings first taken, 
down t> 1,200 fathoms, were not sufficient to show the irregularities 
of the lower portion of the bank. The slope, it is remarked, is pro- 
bably very gradual and even, down to 800 fathoms, but from this 
depth to 1,500 fathoms it is broken and irregular, and resembles 
somewhat the ground around the Azores group. 

The south-east side of the Norfolk Island bank, it is shown, differs 
from the north-west side, as the slope near the 100-fathom line is 
gradual. The irregular ground was apparently passed at about 70 
miles from the landing place, at which distance therefrom 1,583 
fathoms’ depth was found. After this the soundings varied from 
about 1,600 to 1,900 fathoms, with globigerina ooze, but then a 
depth of 1,200 fathoms was struck, with hard bottom, five miles 
north of the cable route. Continuing, soundings of 2,000 fathoms 
and over, were taken, the greatest depth, 2,438 fathoms, being found 
at noon on June 25th; all of these casts showed globigerina ooze in 
the bottom samples. 

The depth shoaled after this to nearly 1,400 fathoms, with hard 
ground, east of the cable route, then gradually it decreased to 1,100 
fathoms also hard bottom. 

It is stated that strong currents bad been experienced while taking 
these latter soundings, making it difficult to fix positions, but 
endeavours to locate the position of the hard patch mentioned 


. above were successful, and at a mile south-west of fhe 1,100 fathoms, 


another cast gave 1,105 fathoms, globigerina ooze. Then a run of 
5 miles to the south-west gave a depth of 1,250 fathoms, with the same 
character of bottom. The cable course was altered to pass these 
undesirable patches, but the course of a cable line hardly ever runs 
emootb, aud in continuing, the depth shoaled, the bottom proving to 
be of hard rock in 800 odd fathoms, this hard character of ground 
extending for some distance. Another change in the cable route was 
consequently necessitated taking the cable farther away from the 
New Zealand bank. 

From this for nearly 80 miles on the approach to New Zealand 
very level ground, at an average depth of 1,100 fathoms, was found, 
and for close on 40 miles towards the end of the line they varied 
but a fathom or two between one sounding and the next. 

It is remarked that the general character of the bottom from 
Norfolk Island to the foot of the New Zealand bank may be con- 
sidered favourable, and, with a few exceptions, excellent as a bed 
for the cable. 

Gales again appear to have interrupted the even tenour of the 
work, first from the north-east for three days, and then a westerly 
gale for five days, the ship arriving at Auckland on July 7th. 

The landing place selected was Harris Green, Doubtless Bay, 
but bad weather prevented any further sounding work until after 
July 13th, when it was discovered that a spit runs out to the east- 
ward from the New Zealand coast, a depth of 168 fathoms being 
found near to where sounding operations had been discontinued on 
the 6th. A better idea of the contour of this spit can be gained 
by reference to the chart appended to the Report. 

Satisfactory soundings were now obtained along the proposed 
cable route, and the examination of the New Zealand bank was 
completed. 

Tben another attempt was made to discover tke extent of the 
hard patch, where a depth of 1,100 fathoms was found, two 
soundings being taken, one five miles to the south-east and another 
two miles to the north-east of the 1,100-fathom position; the result 
wae, in the first place, 1,135, and in the latter 1,278 fathoms, soft 
bottom, being indi-ated. | 

Another examination of hard ground in the vicinity of a sounding of 
over 1,300 fathoms was made; two more taken here at five miles 
apart ehowed good bottom of globigerina ooze, and it was evident 
that the bad ground covered but a small area. 

Some bottcm-temperstares obtained near to the edge of the Norfolk 
Island bank again showed 60 9° and 61° respectively, as compared 
with 65° and 67:3° found on June 18th, this verifying the former 
assumption that a varying current prevails in the locality. 

This completed the ship's work on this section. 

On July 16th the survey of the route for the Norfolk Island— 
Suva, Fiji cable followed on with an attempt to find а way across a 
narrow stretch of shoal ground to the westward of Anson Bay in 
order to save heavy cable, and then keep to a moderate deptk 
round the north end of the bank to set a course direct to Fiji. 

This essay was, however, unsuccessful owing to bad and irregular 
ground being found, so it was decided to lay the cable across the 
bank on a direct line to Fiji. 

Soundings to determine the fall of the bank showed a steep 
gradient at the 100-fathom line, which was crossed at a distance of 
19 miles from the landing place. At 26 miles a depth of 535 fathoms 
was found. 

The character of the bottom up to this poirt proved to be similar 
to that on the Queensland section, sand and coral debris emerging 
into globigerina ooze. 

Another steep gradient was met with, showing a fall of 675 
fathoms in 24 miles, this being unlike any previously found. 
Bottom specimens showed globigerina ooze throughout. 

On July 7th depths of between 1,500 and 1,800 fathoms were 
found, but the water shoaled to 1,240 fathoms at a position directly 
cn the cable route, and in consequence of this the route was diverted, 
Then a narrow depression with about 1,800 fathoms was crossed, 
followed by a ridge with about 1,500 fathoms’ depth. After tbis 
the depth increased gradually to 2,200 fathoms, whicb, it was 
judged from previous charted soundings, would prove to be the 


normal depth; the runs were therefore ircreased from 10 to 15 miles 
between each cast. 


TE 
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This conclusion, however, was soon proved to be erroneous, as at a 
distance of 13 miles from a cbarted depth of 2,132 fathoms, a 
sounding now sbowed only 842 fathoms. This discovery causing 
a further diversion of the cable route. 

A closer examination of this ' hoal patch revealed the existence 
of a hill surrounded by deep water, as in a similar case mentioned 
on the Norfolk Island—New Zealand route survey. 

The importance of taking soundings at short intervals for cable- 
laying purposes is mentioned, as those taken on previous expedi- 
tions at 40 to 50 miles apart gave no indication of shoal ground 
here. 

The cable route being again altered, sounding was resumed on the 
new line, the greatest depth giving 2,408 fathoms, the previous 
resulte varying between 2,000 odd and 2,300 fathoms, slightly 
shosling to about 1,900, then deepening to 2,300 and 2,408 fathoms. 

All these soundings showed globigerina ooze. 

Bad weather had retarded the work somewhat from July 19th to 
22nd, but fine weather setting in operations were accelerated, 
depths of over 2,000 fathoms being the rule, and bottom specimens 
showing a large percentage of manganese with pumice, &c. 

A large number of soundings were tsken to the eastward of Con- 
way Reef, which lay within a short distance of the direct route 
from Norfolk Island to Fiji, the ground being found rocky and 
irregular, compelling a further divergence of the cable route. 

The chartlet opposite page 20 shows very distinctly the work 
done in this vicinity, an area of over 100 milcs having been ex- 
amined before the route could be decided on. 


(To be continued.) 


THE REQUIREMENTS FOR 
THE PARALLELING OF ALTERNATORS AS 
VIEWED BY THE ENGINE BUILDERS. 


By HENRY E. LONGWELL. 


(Concluded from page 325.) 


WI have been told that this synchronising force is what makes 


paralleling possible, and that the more we have of it the better; we 
are told that it checks the displacement of the rotating parts of the 
engine resulting from the irregalar crank-pin effort, and that with 
great synchronising power in the generators it requires a decided 
effort on the part of the engines to prevent the generators running 
well in parallel. 

This looks so plausible that we have for years a:cepted it against 
the evidence of our senses, when, in fact, there is just one small 
grain of truth in it—4.e., that some synchronising force is necessary 
to make paralleling at all possible. 

Synchronising force is not one of the few good things one cannot 
get too much of. 

Synchronising force cannot pull two generators into phase and 
hold them there any more than the force of gravity can pull an 
ordinary pendulum to the vertical position and hold it there. If we 
displace an ordinary pendulum to one side of the vertical position 
and release it, the force of gravity tends to pull it to a vertical 
position aud to resist its going beyond that position, yet were the 
force ever во many times as great as it really is, it could never 
bring the pendulum to rest without the intervention of some extra- 
neous force like friction or the resistance of the air. 

If we bave two masses in space connected by a spring capable of 
extension and compression, and if we displace these masses with 
respect to each other so that the spring is under strese, these masses 
if released will approach aud recede from each other for ever if 
subjected to no other forces, the amplitude of the motion depending 
on the primary displacement, and the period on the relation between 
the spring force and the masses, 

The action of the synchronising force between the alternators is 
analogous to the action of gravity on the pendulum, or to the action 
of the spring connecting two otherwise free masses as in the illus- 
tration cited above. The synchronising force tending to check Ње 
relative displacement between the generators exists only after 
the displacement has occurred ; when the generators are in phase 
moe is nil, and consequently there is nothing to hold them 
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Some difficulty was experienced with the paralleling at the start, 
and a rather extensive line of experimental work was undertaken 
in the endeavour to locate the trouble and to overcome it. Having 
a tank load available, these experiments could be carried out inde- 
pendently of the demands of the regular lighting service, and conse- 
quently we were able to observe the action of the machines over 
any desired range of load and voltage. It was found tbat when the 
generators were run in single phase, they would parallel very eatis- 
factorily, but when the second phase was cut in, the cross-current 
would increase, and quite serious transfers of energy would take 
place between the machines. At that time it was authoritatively 
denied by electrical engineers of high standing that any two-phase 
machine would ever parallel more readily on one phase than on 
both ; now, however, I believe the fact is freely admitted. 

It was also determined beyond question that by lowering the 
voltsge to 80 per cent. of the normal—or, in other words, decreasing 
the synchronising force 20 per cent.—the action of the machines in 
parallel was not open to criticism, even when running with both 
pbases connected up. 

The repetition of these experiments a sufficient number of times 
to determine tbat the observed phenomena were not accidente, but 
were in accordance with some fixed law, made it quite apparent 
that, at least over the range covered by the experiments, the diff- 
culties in paralleling increased with the synchronising force of the 
generators. 

Irrespective of whether a correction of the trouble could be 
effected by decrea:ing the sensitiveness of the governor or improv- 
ing the turning moment of the engine, or doing both simultaneously, 
the indisputable fact remains tbat with the origina: engine perform- 
ance a variation of 20 per cent. in the synchronising power made 
the difference between succes and failure in operating the gene- 
rators in parallel, and this seems to indicate the utter fallacy of 
specifying the same cbaracteristics in the engine for alternators in 
which tbe syncbronising force may differ by 200 or 300 per cent. 

The fact that the synchronising force dees, under all ordinary 
conditions, increase the angular variation in the engine may be 
shown theoretically in a general way without recourse to any abstruse 
mathematics. 

Fig. 1 represents a typical diagram of crank forces in a single 
crank double-acting engine. 41 Bi represents the path of the crank- 
pin for one revolution, and the ordinates of the curve represent to 
some chosen scale the tangential pressure on the crank-pin at the 
corresponding point in the revolution; the area included between 
the curve and the base line, 4; Bi, гергеғепів the work per revolu- 
tion in foot-pounds. 

A1 C = B, D represents the mean resistance of a uniform load 
reduced to the radius of the crank, and neglecting friction the area 
of the parallelogram, 41 C D, D, also represents the work per revolu- 
tion in foot pounds. 

The shaded portions of the area ircluded between the lines C p 
and the curve if above the line c p, represent in length the portion 
of the revolution in which energy is being stored up in the fly- 
wheel, and in area, the amount of this energy in foot pounds. In 
like manner the shaded areas below the line, C p, represent the 
portion of tbe revolution in which the stored energy is being given 
up by tbe fly-wheel, and the amount of this energy. 

While the crank is passing from E to d, the fly-wheel is absorbing 
energy and iis velocity is increasing. Consequently at c, after 
having taken up the last foot pound of available energy, thc velocity 
will have reached a maximum, and will then begin to decrease from 
G to 1 while the wheel is giving up energy, becoming a minimum 
at1; similarly other maximum and minimum points will be found 
at r and E. By mechanical integration of the curve in fig. 1l referred 
to the base line, C D, we obtain a second curve, fig. 2. The ordinates 
of this curve measured from the base line, a, B» representing 
uniform mean velocity, indicatethe velocity of the crank-pin above 
and below the mean velocity. The scale of these ordinates depends 
on 505 mass and rad ius of the fly-wheel. 
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rotating masses, and whenever it is in advance of the position 
corresponding to uniform angular speed, the synchronising force 
tends to retard the rotating masses. The intensity of these accele- 
rating and retarding forces is represented at any point in the revolu- 
tion by the ordinates of the displacement curve, the scale being 
proportional to the synchronising power of the generator, It will, 
therefore, be readily seen that the synchronising force acts in unison 
with the crank-pin force. During the period of the revolution in 


which we have a surplus of crank-pin effort, this surplus is aug- 
mented by the synchronising force, and during the period in which 
there is a deficiency of crank effort, this deficiency is further 
augmented by the synchronising force. 

This may be shown graphically in fig. 4, in which the crank effort 
curve is reproduced from fig. 1, and the line of load resistance, 
instead of being represented by a straight line, is represented by a 
curve of the каше general form as the displacement curve, indicating 
the change in load during the revolution, due to the synchronising 
force. The shaded areas in this diagram illustrate the unbalanced 
forces resulting from the combination of the crank-pin and syn- 
chronising efforts. It will be noted that the unbalanced forces are 
very much greater than those due to crank-pin efforte alone, and as 
these unbalanced forces are the cause of the departure from the 
position corresponding to uniform angular epeed, it is evident that 
whatever increases these unbalanced forces, will increase the varia- 
tion from uniform speed. 

The calculation of the exact amount by which the synchronising 
force increases the displacement is a tediousand somewhat involved 
mathematical process. It is necessary to compute the displacement 
from the force diagram, and after finding the value for the syn- 
chronising force, to construct a new diagram combining the two 
forces, and compute the displacement corresponding to the new 
force diagram. This process must be repeated until no appreciable 
increase in tbe dieplacement curve is found. 

As stated previously, the effect of the sychronising force between 
the alternators is analogous to that of a spring capable of both 
extension and compression, and considered apart from all other 
forces, will produce an oscillation of the rotating masses, the period 
of which oscillation depends on the intensity of the sycbronising 
force and the magnitude of the masses. 

The period of this oscillation has a very important bearing on the 
amount the angular displacement is augmented by the synchronising 
force. With a period which I believe corresponds with the time of 
one revolution of the engine, the angular displacement seems to be 
increased indefinitely. As this natural period of oscillation is 
increased or decreased from the critical pericd, the effect of the 
synchronising force on the displacement seems to decrease. 

Of course if the synchronising force were infinite, we would have 
the same effect as if the generators were solidly linked together, 
and the actual displacement would be the mean of the individual 
displacements of the several units in parallel, and would be less 
than that of any unit running independently. There is also 
perhaps a period of oscillation between the critical period, and an 
infinitely short period, which would not increase the displacement, 
and doubtless as the period decreased from this point, the displace- 
ment would decrease. I have, however, at the outset limited the 
general proposition to practical cases, and these are not practical. 
The rotating masses must of necessity be of such magnitude that it 
is impracticable to have a synchronising force sufficiently large to 
cause oscillations having a period much if apy less than the time of 
one revolution. 

I shall feel happy if I have succeeded in indicating a new line of 
investigation in connection with this troublesome problem, and shall 
be content to leave the investigation itself to those who are more 
able to carry it out to a finish. | 

Ishallfeel doubly happy if I shall succeed even in the smallest 
degree in making it plain to the electrical fraternity that the elec- 


trical and the dynamic features in the case are so inter-related that 
real knowledge can come only when the electrical engineer and the 
mechanical engineer drop all petty differences and co-operate with 
each other in the most frank and hearty manner. 

As long as one is expected to blindly and unquestioningly follow 
the dictates of the other, successful paralleling will be by accident 
rather than design. 

The whole matter is one of compromise. Let it be freely 
admitted that the irregularities in the action of the engine do set 
up electrical disturbances. The reciprocating engine will always 
have an irregularity in angular speed, and consequently electrical 
disturbances are inevitable. The engine builder can control the 
amount of this irregularity to a certain extent, but he is barred by 
constructional and commercial limite from reaching absolute per- 
fection. 

On the other hand, the electrical disturbances react on the engine, 
augmenting the inberent irregularities in the latter, and the in- 
tensity of this reaction is within certain limite under the control of 
the electrical engineer. 

It is therefore only when the engine builder and the electrical 
engineer each recognise the limite beyond which the other cannot 
go, and each endeavours honestly to make the task of the other as 
easy as possible, with due regard to the commercial excellence of 
the direct connected unit as a whole, that we may hope that the 
parallel operation of direct connected alternators will cease to bea 
subject for discussion. 


Mr. G. Rosenburg, of Hanover, Germany, has written to the 
editors of Electrical World and Engineer (New York) on this subject 
as follows :— 

*In some respects I have quite the same opinion as Mr. Longwell, 
and а paper referring to 'Paralleling of Alternators, especially if 
Driven by Large Gas Engines,’ which I read before the Hanoverian 
Electro-technical Society on January 23rd of this year, contains 
some paragraphs and figures which are nearly the same as those of 
Mr.Longwell I will add that it is impossible that Mr. Longwell 
had knowledge of my paper, for it was published in three i 
not earlier than the month of May, the 15th, 22nd, and 29th. 
( Elektrotechnische Zeitschrift ) But I am happy that Mr. Longwell 
comes to the same result as an electrical engineer handicapped by 
a ‘formidable array of mathematics, Greek letters, and scientific 
terms.’ 

“Т concede to Mr. Longwell that it is quite possible to under- 
stand without mathematics that the synchronising force increases the 
angular variation in an engine. I showed the same with figures 
similar to those of Mr. Longwell, both with theoretical sinoidal 
diagrams of crank forces and with practical diagrams of steam and 
gas engincs. But if one uses only these diagrams, the calculation 
of the tota] amount by which the synchronising force increases the 
displacement is indeed, to use Mr. Longwell's words, ‘a tedious and 
somewhat involved process. But with a little ‘array of mathe- 
matics,’ and with a polar diagram of oscillating and damping, I was 
able to show tbat the total increase of the degree of irregularity, 
also the increase of the oscillating velocity and variation, and the 
resulting increase of the synchronising force is:— 


1 
1—4 

where 7 is the proportion between the first synchronising force and 
the oscillating force of the original crank-force diagram. If, in 
Mr. Longwell's fig. 4, the curve, c D, of the first synchronising 
force is in a proportion 

1 1 1 1 

E SUM oco xe! 

10 5 3 2 
to the original oscillating force of the curve, A n, the total increase 
of irregularity, &c., is 


10 5 3 2 

pus ccs dup Nerd 

9 4 21 
Thereforc I concede to Mr. Longwell that one must not ask the 
same angular displacement for alternators with different short- 
circuit currente, But one must also not ask the same variation from 
engines with different crank-force diagrams. A double steam 
engine must not have во great a variation as is allowed for a single 
steam engine, and the latter must not have the same as а two-cycle 
gas engine. A variation of 3 or 4 electrical degrees, which does not 
matter in a gas-driven alternator with a very great oscillating force 
in the crank-force diagram, and with a heavy fly-wheel, may give 
enormous trouble in ап alternator driven by a twin steam engine 
with very low oscillating forces ih the original diagram and with a 
light fly-wheel.” 


— 


Dewsbury.— An inquiry was conducted on Thursday last 
week by Mr. R. H. Bicknell, inspector of the L.G.B., into an appli- 
cation of the Corporation for sanction to borrow £10,000 for the 
extension of the electricity works. There was no opposition. It 
was stated that the total sum borrowed for electric lighting purposes 
was £41,420. The £10,000 asked for. was not strictly for light- 
ing purposes, but for the extension of the works to supply energy 
to the British Electric Traction Company, who had agreed to take 
energy for running their electric cars. This involved the provision 
of extra plant equivalent to 300 xw. capacity. 
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ON SOME PHENOMENA AFFECTING THE 
TRANSMISSION OF ELECTRIC 
WAVES OVER THE SURFACE OF THE SEA 
AND EARTH. 


By Captain Н. B. JACKSON, R.N., F.R.S. Paper read before 
the Royal Society, May 15th, 1902. 


(Concluded from page 299.) 


THE nest cause that I shall consider is that due to the varying 
conditions of the atmosphere ; some of thcse conditions constitute 
а most serious obstacle to the effective transmission of clectric 
waves over medium distances, and are, in consequence, a rource of 
error likely to be encountered, and which cannot be foretold nor 
allowed for in wireless telegraphy. 

As far as my experiences go, these effects are much less frequently 
noticed in temperate than in sub-tropical regions. In the Mediter- 
ranean Basin they seem to be particularly prevalent, and most per- 
sistent in summer and autumn. 

Owing to their sudden advent, and their equally sudden cessation, 
it is most difficult to carry out systematic or pre-arranged experi- 
ments, and I must therefore confine my remarks to general observa- 
tions as to their effects in various parts of the Mediterranean Sca. 

The first case is that due to the effects of lightning discharges, 
which may or may not be visible at the station where ita effects are 
noticed. As a rule, with the instruments in normal adjustment, 
the effect of every discharge is to record a signal, the exceptions 
being very few. ES 

The method adopted to observe this was to fit an electrical bell, 
worked by the receiving instruments, close to the observer, and at 
night observe the flashes and note if the bell rang. 

For detailed observations, it was found more convenient to 
record the effects on the tape, and this was the method subsequently 
adopted. On fhe approach of tbe area of disturbance towards the 
ship, the first visible indication generally is—the recording of dots 
at intervals varying from a few minutes to a few seconds; secondly, 
the recording of three dots with a space between the first two, thus: 
(- —-) or ei, in the Morse code, and this is the sign most 
frequently recorded by distant lightning ; thirdly, the recording of 
dashes; the intervals between these then gradually decrease and 
merge into irregular signs, which have sometimes spelt words in 
the Morse code; the effects generally die out more suddenly tban 


they appear. 
They are much more frequent in summer and autumn than in 


winter and spring—in the neighbourhood of high mountains than in 


the open sea—in southerly than in northerly winds (in the Medi- 
terrancan 8ea)—in the front of a cyclonic disturbance of the 
atmosphere than in the rear, and with a falling barometer than 
with a rising one. Ia settled fine weather, if present, they reach 
their maxima between 8 and 10 p.m., and frequently last duriog 
the whole night, with a minimum of disturbance between 9 a.m. 
and 1 p.m. 

The next cause, which is intimately connected with the above, is 

the shorter distance at which signals can usually be received, when 
any electrical disturbances are present in the atmosphere, compared 
to the distance at which they can be received when none are 
present. The distance varies from about 30 to 80 per cent. 
compared with that obtained in fine clear weather. It does not in 
any way decrease with the increase of the number of lightning 
discharges which register their effect on the instruments, at any 
given time, but rather the reverse, the loss in distance generally 
preceding the first indications, on the instruments, of the approach- 
ing electrical disturbance. . 
_ A very marked case is given as an example: Two ships whose 
instruments were in perfect order, and whose sea-signalling distance 
was about 65 miles, opened their distance from each other on a fine, 
calm, bright day; when they were 22 miles apart, the signals died 
away, though there was no intervening landor other appareut cause 
for this, but it was noticed that the barometer was falling ; the 
ships closed, and got into communication again. Atmospheric dis- 
turbances were then registered on both sets of instruments, and on 
the ships opening out again, no signals were obtained over 20 miles. 
The trials were concluded shortly after, owing to intervening Jand. 
A few hours later a heavy winter gale came on, and its approsch 
had evidently been foretold by the falling barometer, the loss of 
distance in signalling, aod the electrical disturbances in the 
atmosphere, as shown by the signals received on the instruments. 
No lightning flashes were observed. 

‚Оа another occasion, during a period of strong but intermittent 
a.mospheric effects, no signals were obtainable between two ships 
up to the usual maximum signal distance. When separated 50 per 
cent. beyond this distance, and immediately after a particularly 
strong and persistent series of electrical discharges, the latter halt 
of a signal which was being transmitted very slowly was correctly 
deciphered at a di i i 
с stance then considered phenomenal, with the 
instruments employed at the time. A few minutes later, the 
atmospheric effects vanished, and with them all signs cf farther 
ree till the ships had closed to their usual signalling distance. 
n . that tbe actual electrical discharges do not of 
x Ма daca the signalling distance or transmission of the 
Miis м times, but that they may, under some circumstances, 
E DARE ion, possibly by a cumulative effect of the waves 
Шаш ca LU ie discharges on the waves emitted by the transmitter, 

mbioing and increasing the effect in the receiver. I have 


recorded similar resulte, which I cannot attribute to any other 
cause. | 

Another effect which reduces the usual signalling distance, is one 
that I attribute to the presence of material particles held in 
suspension by the water spberules in a moist atmosphere. 

The Mediterranean Sea is, for days together, frequently sapoe 
to the force of the scirocco wind ; thie south-easterly wind is laden 
with damp, and often charged with salt from spray, and dust par- 
ticles from the African coast. During the continuance of these 
winds, the maximum signal distance is generally less than in winds 
(wet or dry) from any other quarter, the proportional distance being 
from about 60 to 80 per cent. The effect of a scirocco wind can be 
and is allowed for in practical wireless telegraphy. 

The causes that I have considered above, and which all teud to 
Jessen the maximum signalling distance that would obtain under 
more favourable circumstances, may all be attributed to influences 
which are beyond the control of the designers or operators of thc 


instruments used in wireless telegraphy. 
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DIAGRAM OF Suipbs' COURSES. 


I bave now, however, to consider a phenomenon which I can only 
assign to the apparatus in which the waves of electrical induction 
are generated. This phenomenon manifests itself by the gradual 
weskening and occasionally by the total cessation of signals, as the 
distance between the two sbips increases, up to a certain point, and 
their reappearance as the distance is still further increased ; in the 
majority of cascs, the weakening of signals occurs at, or about, half 
the signalling distance in the open sca, under the same circum- 
stances, wbich circumstances include the direct connection of the 
aerial] wire to one ball of the induction coil used for transmission. 

The three following examples are typical cases. Units of distance 
are given in lieu of nautical miles. 


(а) A ship, a, steamed away from a station, н, to ascertain the 
maximum distance at which she could receive signals in the open 
sea. 

At 48 units of distance, the signals weakened, at 57 they ceased, 
" 65 they appeared again, and were kept up to 100 units of 

istance. 


(b) Four Ships, С, D, E, F, steered as shown in the diagram, the 
maximum signalling distance between each pair being about 100 
units of distance. 

(The results of the signals transmittcd by p arc those specially to 
be considered. ) 


In position (1) D's signals were received by x Р, not by c. 
» (2) " " n F, p E C. 
7 (3) » n » C F, n E. 


C did not commence signalling before reachiug (2), and her si 
C befor ; signals 
were received by D and к, and maintained by them to ition (: 
when the trial was finished. d кыны 
E's signals, which were few in number, were rccej 
Овоо, ; rcceived by c and р 


(c) In the third example, ships р and F carried ou imi 

* . ! t 

trial independently. Between 45 and 55 similar units а н 
no signals could be exchanged either way, though at 60 units and 
above, and below 40, the signalling was perfect. 


To further verify that it was the system of issi 
the cause of this cessation of igual, a buc КЕ ше, the 
same approximate frequency of transmission, though of rather l : 
power, was used alternately with the other system. Si nals кеш 
exchanged perfectly with the 8yntonic method, but on E rti ther 
ш 5 MuR the siguals again cease Ба 
. 1018 was tried repeatedly with identical 
similar cases have been recorded, but the fete an 5 
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equidistant, and that the first interval is always greater than the 
other intervals, which alto decrease very slightly. This implies 
that the first wave emitted is longer tban the second, and so on. 
Owing to the rapid damping of our form of transmitter, probably 
only the first two or three waves emitted are of any practical 
value in exciting the coherer in wireless telegraphy at a distance of 
30 miles ; and to excite it at such distances with the power used in 
these transmitters, it is probably essential tbat the effects of the 
successive waves should be cumulative in their action, and for them 
to be co they must syntonise with the natural period of oscillation 
of the receiving circuit, which period, in the cases under notice, 
was the mean frequency of the waves emitted by the transmitter a 

nearly as this could be practically adjusted. 

Consider the first two waves emitted, or the interval between the 
frst and fifth sparks of the oscillatory discbarge, when the third 
one is not spaced midway between them; the resulting waves, 
differing but little in length, and moving with equal velocities, and 
in the same direction, leave a point o (the spark gap), the second 
starting à mean wave-length behind the first one, and in the same 
phase; at some fixed point, P, in their path, owing to the difference 
in their length, the two waves will pass that point in the opposite 
phase, and at a point, о, approximately double tbe distance from 
О that P is from o, they will pass о again in the same phase, and so 
on, as at all points the second wave is à mean wave-length behind 
the first one. To excite the coherer, ander the conditions presumed 
to be necessary for long distances, the impulses due to these waves 
must syntonise with the natural period of oscillation of the 
receiving circuit, and therefore these successive waves must pass by 
that circuit (wherever it may be), with the second following in the 
same phase as the first, or nearly во, otherwise the tendency of the 
second one will be to weaken or annul the effect of the first one. 

At the point, P, therefore, when the waves are in opposite phase, 
it may be expected that signals will be weak, and at 9, when they 
are in phase, they may br strong, but owing to Q's distance from О 
being double that of P. the effect of each individual impulse at Q is 
only half its effect at P, and Q may be the maximum distance from 
o, at which the cumulative effect of the successive waves will excite 
the coherer, even when they are in phase and in perfect syntony 
with the receiver circuit. 

I have not yet been able to investigate the exact cause of the 
non-synchronous emis‘ion of the waves, but I attribute these 
" zones of weak signals” (as I term them) to this non-synchronous 
emission of the waves, and to the rapid damping of this form of 
transmitter, and would observe that when using my syntonic trans- 
mitter, in which the damping is less rapid, I have never noticed 
these effects. 

A point of interest, which has also great effect on the signalling 
distance, is the efficiency of the earth connection of both the trans- 
mitting and receiving instruments. Fortunately for the system, 
on board a modern ship there is no difficulty in obtaining an 
almost perfect eerth connection when the ship is at sea. In dry 
dock, however, there is, in fine weather, a great difficulty in doing 
so, and the effects of the bad earth with the ship in dock, on the 
signals, are extremely marked, both for transmitting and receiving, 
reducing the distauce as low as to 25 per cent. of the distance with 
the ship alloat. | 

A similar effect, due to drought, has been observed with some 
shore stations, where, according to my experiences, the maximum 
signalling distances have always been obtained during wot scatons 
of the year. 

A typical example is given :— ‘ 

On one particular occasion, towards the end of a very dry summer 
(last year), the maximum sigral distance between a certain ship and 
atation, £00 ft. above the rea, was 38 miles, the usual distance 


having previoutly been 68 miles. Two days later, during which 


time no alterations whatever had been made to the adjustments of 
tte instruments, but which included 24 hours of heavy rain, the 
maximum distance obtained was 70 miles, which bas since been 
maintained. 

Repeated experiments with and without earths on the transmitter 
and receiver have shown me that, in the open sea, signals may be 
obtained up to 50 or 60 per cent. of the full distance, without earths 


on the receiver, though such a large proportion is unusual, the 


average being 30 per cent. A condenser of suitable capacity acts 
nearly as well as a good earth; without an earth on the transmitter, 
the percentage of distance has never exceeded 15 per cent. Using 
good earths, but no aerial wire whatever on the receiver, or near it, 
signals have never been obtained over 3 miles. With no aerial wire 
on the transmitter, I have never known а tignal to be received on 
board another ship over 2 miles distant. 

My experience demonstrates most clearly, and with no marked 
exception, that, for signalling any distance beyond a few miles, the 
combination of aerial wires and good earths is essential, for both 
transmitting and receiving instruments. 


BUMMABY. 


The results of my observations may be briefly summed up as 
follows :— 

1. That intervening land of any kind reduces the practical signal- 
ling distance between two sbips or stations, compared with the 
distance obtainable in the open rea, and that this loss in distance 
varies with the height, thickness, contour, and nature of the land ; 
and tbat, based on the resulta of these observations, it may be con- 
cluded that some of the waves of electric induction, transmitted by 
wireless telegraphy, may pass through, over, and possibly round the 
land, and are comparable to the passage of ocean waves through or 
over a reef, or round high land, which waves proceed along their 
course with diminished energy, after passing euch obstructions. 

2. That material particles, such as dust and salt held in suspension 


in a moist atmosphere, also reduce the signalling distan 
dissipating and absorbing the waves. d : ш... 

3. That electrical disturbance in the atmosphere also acts most 
adversely to the regular transmission of these waves, in addition to 
affecting the receiving instruments by lightning discharges. 

4. That a system of transmission in which the oscillations ara 
rapidly damped is irregular in its action on distant receivers 
owing to the irregularity of the train of waves giving rise to 
different types of disturbance at different parts of their path, which 
may not have at certain points the necessary cumulative effect on 
the receiving circuit. 

5. That the earth’s function in the transmission of waves is most 
important; but that its importance is secondary to that of the 
aerial wire or capacity insulated in the air above the surface of the 
gurrounding sea or earth. 

I have to thank many of my brother officers and тёр in H.M.'s 
Navy for the valuable assistance they have ungrudgingly given me 
in carrying out my experiments. : 


THE IDEAL ELECTRICAL ENGINEERING 
COURSE.* 


By CHARLES P. STEINMETZ. 


Wirz to-day's meeting ends the first Institute year in the new 
century, and it may be appropriate then to look back into the work 
achieved and forward into the future. 

At the entrance of the ninetcenth century we see empirical 
science struggling for recoguition against metaphysical speculation. 
At the entrance of the twentieth century metaphysics has practically 
ceased to be considered, and empirical science is universally 
acknowledged as the source of all human progress. In gradual 
advance from succcss to success this victory has been won. 
Without any restraint émpirical science can now expand. But 
with the removal of the opposition of a hostile philosophy, has 
been removed also the tearching criticism into the correctness of 
the resulte, the methods and the theories propounded by empirical 
science, and thereby the absolute safety which characterised the 
work of the earlier period. Herein lies the greatest danger to the 
unkroken progress of science. 

Facts, whether incidently observed, or intentionally, by experi- 
ment, are the foundation of science. But the mass of facts has 
accumulated fo as to be beyond comprehension and we are forced 
thereby to work with the conclusions from the facts, the empirical 
rule, theory, hypothesis, and have become so used thereto that 
gradually the dividing line between the theory and the underlying 
facts has become blurred, and we consider the theory and attribute 
to it the came certainty as only the facts have on which it is based. 
But, however well a theory represents the facts and proves its 
value in successful application, it unavoidably contains besides the 
facis on which it is founded, foreign elemente, mainly the personal 
equation of its originator and the personal equation of its times. 
And when building upon theories, the danger exists that instead of 
upon the facts represented by the theory, we may build upon the 
personal equation of the time without realising the unsafe founda- 
tion of our structure. 

The reverence for the facts as the foundation of ecience has deen 
extended to the theories based thereon. But, when by building 
theories upon theories, conclusions are derived which cease 
to be intelligible, it appears time to search into the foundations of 
the structure and to investigate how far facts really warrant the 
conclusions. If we are told of matter moving in a vacuum tube 
with velocity comparable with that of light, of small chips breaking 
off atoms, of free atoms of chlorine and sodium floating around in & 


salt solution charged with opposite electric charges, whatever that 


may be, of electricity being propagated not through the conductor, 
as we used to assume, but through the space surrounding it, &c, 
it is time to pause and try to understand. 

In the gradual replacement of facts by the belief in theories, 
more or less inadcquately representing the facts, lies the chief 
danger to further scientific progress. 
splendíd work can be done and should be done, in destructive 
criticism, by the younger generation, which, after leaving college 
with all the theoretical armament required, is not yet handicapped 
by personal relations with the men whose names are identified with 
the ruling theories. 

Especially for our branch of electrical engineering, this is of 
fundamental importance, since all the success of our work depends 
upon the absolute safety of the foundations on which we build. 

All future progress in science and engineering depends upon the 
young generation, and to ensure an unbroken advance it is of pre- 
eminent importance that the coming generation entera the field 
properly fitted out for the work. 

Here the outlook appeara to me by no means entirely encouraging. 

It is not the object of the college or university to turn out full- 
fledged engineers who can handle any engineering problem of 
any magnitude. The available time is altogether too short, and a 
very great deal of practical experience is required, which is not 
available to the educational institution. It is not necessary, cither, 
and the college graduate is rot expected to take immediate charge 
of engineering works of great magnitude. All the educational 


. Presidential address before the American Institute of Electrical 
Engineers at Great Barrington, Mass., June 21st, 1502. 
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institution can do and should do is to fit the student so to take up 
ihe practical work as efficiently as possible, and that is to give him 
& thorough understanding of the fundamental principles of elec- 
trical engineering and allied sciences, and a good knowledge of the 
methods of dealing with engineering problems. 

The average college course at present does not do this. 

One of the reasons of the inefficiency of the present college 
course is the competition between colleges. By trying to teach 
more than other colleges, gradually the quantity of material taught 
by our colleges has increased so that it is not possible any more to 
give a thorough understanding, and memorising takes the place of 
understanding. Memoriaing, however, is an entirely useless waste 
of energy, since anything that is not perfectly understood, but 
merely memorised, will be forgotten in a short time if not con- 
tinuously applied, and if continuously applied it would be re- 
membered anyway. If, of the amount of material in electrical 
engineering as well as other branches which the educational in- 
stitution of to-day attempts to teach, one-half or more could be 
dropped altogether, but the rest taught so asto be fully understood, 
with special reference to general principles and methods, the pro- 
duct of the institution would be far superior and more successful in 
practical life. To be dropped, then, are all formule, rules, &c., 
beyond the most simple ones, of the scope of the multiplication 
table, &c. When needed, formule can be derived from the 
fundamental principles, or looked up in the literature, and their 
‘memorising is a mere waste of valuable time, useless, since the 
memory cannot retain them if the understanding cannot reproduce 
them from their premises. This, for instance, applies to the various 
formule of electro-magnetic induction, the equations of the trans- 
former and other apparatus, and theoretical investigations in general. 

Still more than in electrical engineering this applies to the allied 
branches of science and engineering, of which the electrical 
engineer should have a fair understanding. Here anything beyond 
fundamental principles is objectionable. The electrical engineer 
should understand the principle of the steam engine, of the 
bydraulic turbine, know why the spouting velocity and the peripheral 
speed of the water-wheel are related to each other theoretically, and 
how this relation is modified actually, but should not memorize the 
mathematical theory of the turbine with its half-dozen unknown 
friction coefficients. He is not expected to design turbines, and if 
he did, his design would surely be a failure, but he is expected to 
understand the turbine, the steam engine, &c. The engineering 
graduate should know the principles of the strength of materials, 
the distribution of forces in the loaded beam, the reasons leading 
to the I-beam, to the triangle in bridge and roof construction, but 
time should not be wasted in calculating bridges or deducing elastic 
curves, &c. 

In short, in electrical engineering, and more still in all allied 
branches, nothing beyond the general principles is needed for 
success, but the principles should be fully understood, and with the 
limited time at disposition thís cannot be done if time is wasted in 


memorising things to be forgotten afterward. 
One of the objectionable features of the instruction of most 


colleges is the step-by-step method. One subject is taken up, by 
application of sufficient time and energy pushed through, and then, 
after passing an examination, dropped to take up another subject. 

It is true that by steady application to one subject a great deal 
can be learned, and iso splendid results derived in the examination 
papers: but all that is learned in this manner is forgotten just as 
rapidly. To understand a matter thoroughly, во as really to have a 
lasting benefit therefrom, and not only make a good showing in 
examination papers, uires several years’ familiarity tberewith. 
Any subject, therefore, that is not kept up during the whole college 
course might just as well be dropped altogether and the time spent 
therein saved. 

We hear that college graduates have no mastery of the language, 
cannot express themselves logically, and therefore recommend that 
more time should be devoted to literature and instruction in the 
English language. But as long as we do not teach logic, but have 
English language taught by philologists, more or less of the character 
of the florid newspaper style, that is, to write very many words on 
a very small subject, no useful results can be expected. Logic 
ehould be taught by a scientist, and the principle of English teach- 
ing to engineers should be to enable them to explain a subject 
intelligently and logically, with as few words as possible. That is, 
Faraday's researches, and not the product of the successful novel 
writer, should be the example aimed at. 

The combination of text-book and home work offers a splendid 


means for incompetent instructors to make an elegant showing in 


the examination papers, and turn out a very inferior grade of men 
men who sometimes do not even know what real understanding 
means. Free lectures on subjects which the instructor himself 
thoroughly understands—which is by no means always the case 
Dow—make it possible to direct the course so that the student's 
vnceritanding follows the course, and in this case home work 
Hee supertiuous, excepting in connection with the laboratory. 
косы ie 5 filing out the gaps due to absence, &c, 
| e on egiti qui : 
tine ontside кей сак ае 80 e requirement on the student's 
е present method of examination, which consists in expectin 
а to answer ten questions ог so within а few Hours is 
Е 3 [ORUM what the student has memorised, but not how far 
aes ED ands it. Furthermore, the brilliant student who usually 
answered кзы Чыры of ten questions correctly, and would have 
Бо Xen if he had not made a slight mistake, displaced a 
11115 ri ace or so, in practical life may bc utterly useless, since 
Bir wn very rapid work, his work is not reliable ; while a slow 
жш. d 3 can absolutely rely on the correctness of his 
college RE er d orn in practice, while hardly passing the 


What, then, should an ideal electrical engineering course contain ? 

Of mathematics, plane and some solid geometry, arithmetic, and 
a good knowledge of algebra. Plane trigonometry—no spherical 
trigonometry required—and a thorough understanding of analytical 
geometry and of calculus, but no memorising of integral formals, 
&c.; they can always be looked up in a book when needed. 

A thorough knowledge of general physics, especially of the law 
of conservation of energy, whicb, I am sorry to say, is not yet an 
integral part of our thinking, and of chemistry, especially 
theoretical chemistry and chemical laboratory, in the latter freely 
using tables, &c. 

The electrical laboratory work should be taken up right in the 
beginning. Even before taking up the theory of apparatus, the 
theoretical investigation of alternating currents, self-induction, 
transformers, &c., the student should have met this phenomenon 
and handled the apparatus in the laboratory. Only after seeing 
the effects of self-induction, for instance, on the alternating-current 
circuit in the laboratory, will the theory of self-induction have any 
meaning and make an impression on the student. What the 
student has seen practically in the laboratory he will then take up 
in the theoretical course, to understand it, learn to calculate and 
control, and afterward, going back once more to the laboratory, 
apply it. Itis here where the average college graduate is inferior 
to the practical man, and in spite of his handicap regarding 


. theoretical knowledge, the latter frequently pushes ahead of the 


college graduate by his superior understanding of the phenomena, 
based on his familiarity with them. 

Design of electrical apparatus is of very secondary utility and 
rather objectionable, with the exception perhaps of some very 
simple apparatus. The considerations on which designs are based 
in the engineering departments of the manufacturing companies, 
And especially the very great extent to which judgment enters into 
the work of the designing engineer, makes the successful teaching 
of designing impossible to the college. Far better is the reverse 
operation, tbe analytical investigation of existing apparatus, and 
more instructive to the student. That is, to derive from existing 
first-class apparatus by measurement and test the constants of the 
apparatus, and to calculate these constants and compare them with 
tests. Besides, a very small percentave of the college graduates 
enter the field of designing, but most of them will have to handle 
apparatus, and it is therefore very much more important to be 
familiar with the completed apparatus in all its characteristic 
features, in normal and in abnormal operation, than to be able to 
design it. 

The proceeding naturally can be a short outline only of the work 
which I consider appropriate to an electrical engineering course, 
but I believe the general principles of the course can herefrom be 
understood. They are to give the student all the groundwork 
required to be successful in future practice, but have not the 
impossible aim of giving him a complete education as practical. 
engineer. 


NEW PATENTS. 1902. 


Ccmpiled expressly for this journal by W. P. Toompson & Co., Electrical Patent 
Agents, 822, High Holborn, London, W.C., and at Liverpool, to whcm all 
inquiries should be addressed. 


17,594, “ Improvements in electric locomotives.” B. Hopxinson, August J th, 
See MMC guard fcr electric trams.” W. Joxes and J. Н. How ELI. 
particularly applicable to Nernet lampe" "He Bat n. Jud) incandescent bodies 
connections.” Bin H. E. Согуп August Heme tehes ana other electrical 
УРЕ "üproremente in electric clocks.” C. J. MOBERG. Avgust lith. 
колу | кыен M end relating to wireless telegraphy.” L.H, WALTER 


17,633. ‘*‘ Improvements in the method of and me 

| П ans for : 
reflectors, or the like, used In connection with incandescent cue Vs 
A. Morrison aad J. W. BUTTERWORTH. August 12th. N 


17,667. A new or improved maximum dem indi ; 
electric currents." C. J. EVANS. August 12th. кааш tor alternating 


17,678. An improved stoppin i tri ; 
BEATTIE. August 12th. pping device for electric motor vehicles." R. B. 


17.678. Improvements in or relati ; 
and E. Вонм. August lth. er relating to electric lamp globes.” R, Bonu 


17.66. *'Improvements in electric ái 
Angust 12. (Complete.) іса] motor counters.” 0. Т, BLaAIHY. 


17,657. "Improvements in maxi ATEN 
19 9 88 August 12th, aximum demand electrical indicators," H. H. 


17,688. ч Improvements in commutator brushes" H.H.LAxE August 12th 
„ * • ^ 6 zl • 


17.659. “ Improvements i i А 
A P ts in or relating to electric arc lamps.“ II. II. LAkk. 


17.690. Improvements in electric are lamps.“ H. H. Laxr August 12th 


17,691. "Improvements relati arm indi 
HUH. axis “August (och, ating to ature windings for induction motors." 


17,103. *' Signalling by electro-magnetic waves.” R. A. FrssENDEN 


Tui oe) mE August 
12th. (Complete) — wireless signalling.” R. А, PENN. August 
зш, (Con Ma PrOvements in wireless signalling." R, A. Frssnxxpxx. August 
12th, Comglekzg ementa in wireless signalling.” R, A, FkssENDEN. August 


17507. “Improvements i ; 
FESSENDEN. August 12th. Complete.) RE aud receiving signals.“ R. 4. 
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17,703. “Improvements in signalling by electrc-m:sgnetio waves.” R. A. 
FEssENDEN. August 12th. (Complete.) 


17,712. ‘‘ Improvements in hot wire electric meters.“ 
12th. (Complete.) 


17.757. Electric automatic switches.“ 
August 13th. 


17.762. The automatio catcb-point Hol ey ice use on electric ears working 
on overhead wires.” J. REYNOLDS. August 13th. 


17,74. ‘Improvements in apparatus for actuating the electrical controlling 
appliances of the motors of electric railway cars.” SiEMEX8 Bros. & Compaxy, 
Limirep, August 18th. 


17,811. “Improvements in insulating apparatus for electric currents of high 
tension." K.8.LzMSTROM. August l&h. (Complete.) 

17,812. ''Improvementa in receiving and recording apparatus for wireless 
telegraphy.": M. L. SoLAnI. August 18th. 

17,811. ''Improvements in methods of and means for producing and shaping 
electric current pulses." F. H. Lorixa. August l4th. 

17.807. Moisture and water-proof fixture and guard for electrical attact- 
mentr, such as incandescent lamps, plrg attachments end the like." A. F. 
Havss. August 14. (Complete.) 


17,685. “Method and apparatus for producing currents of high frequency." 
R. Schanr. August 14th. 


17,896. "Improvements relatirg to electric arc lamps.” 
August 14th. 


17.902. Improvements in apparatus for curative treatment by aid of elec- 
tricity and oxygen." J. J. STANGER, August 14th, 


R. S. STEWART. August 


R. C. Harpur and А. A. WHITLOCK. 


H. BREMER, 


17,913. “An improvement in arc lamps.” F. J. GREEN. August lith. 
(Complete.) 

17,928. ‘ Electric are lamp." J. A. Rioxox. August litb. (Ccmplete.) 

17,924. “ Ап improved elecir'c igniting carcle fcr explorion motors," 
H. Lutuy. August 14. (Complete.) 

17,927. Improvements in electiicity meters.“ G. C. FRickER and W. M. 
Morvey. August l4th. 

17,952. “ Improvements in and connected with electricity meters." B. Моктн. 
August 15th. 

17,9539. "Improvements in marine eleetric ligkt fix:ures" G. L. MARTIN, 
August 15th. (Complete.) 

17,994. ‘‘ Improvements in electricinterropters." L. G. Nilson. August 15th. 
(Complete.) 

17,995. “Improvements in diiving mechanism for electric rcad vehicles." 
L. G. NiLsoN. August 15th. 


(Date applied for under Patents Act, 1901, Mey 
15th, 1002, being date of application in U.S. A) (Complete.) 


175997. '' Improvementa in controllers for electric motors." L. G. NiLsox. 
August 15th. (Date applied for under Patents Act, 1901, May 15th, 1902, being 
date of application in U.8.A.) (Complete.) 

17,998. '' Improvements in electric-gasoline vehicles." L. G. Nitson. August 


16th. (Date applied for under Patents Act, 1901, May 15tb, 1902, being date of 
application in U.8.A) (Complete.) 


18,000. “ Improvements in devices for electric ignition of flammable gases.“ 
E. H. Pryce. August 15th. 
18.021. Improved adjustable electric switohes or circuit breakers.” F. D. 


Ехм®вү and A. J. HALLAM. August 16th. 

18,055. Continuous action electric bell.“ B. BN DER. August 16th. 

18,076. Improvements in systems of electrical distribution." Tuer BRITISH 
'cTuowsoN-HovstoN Company, Limiten, August 16th. 

18,077. “Improvements in electric current collectors.“ 
TnoxsoN-HevsroN Company, LIMITED. August 16th. 

18,078. ‘Improvements in current limiting switches for electric lights.“ Tne 
British THomson-Hovston Cowpany, LIMITED. August 16th. 

18.079. Improvements in protective devices for electric circuits." 
BuirisHh Тномвсх. Носвзох Company, LIMITED. August 16th. 

18.000. Imp revements in electric current regulators.” 
THomson-Hooston Company, LIMIIED. August 16th. 


18,082, ‘‘Improvements in charging devices for stcrace batteries.” 
Bnirisg THowsoNs-HovsroN Company, LIMITED. August 16th. 


18,004. ‘Improvements in electiic switches," ThE British Тнохксх- 
Houston Company, LimitEp. August 16th, 


18,086. ‘‘Impreverrents in charging devices fcr electrcmobilcs."’ 
BnrTis" Taomson-Hovsion Company, LIMITED. August 16th. 


18,088, ‘‘Improvements ia electric transformers.” THE BrivisH THomsox- 
Hocston Company, LIMITED. August 16th. 

18,060. ‘‘Improvemen в in magnetic feparatorr.“ 
Houston Company, LigiTED. August 16th. 

18,090, ‘Improvements in electic meters.“ 
HorsroN Company, LigiTED. Avgust 16th. 


THE Ermen 


THE 
TRE BRITit H 


TrE 


TEE 


THE British Тномвох- 


Tre BeitTisH ‘THOMSCK- 


ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Ccpies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 329, High Holbcrn, W.C., and at Liverpool, price, rost free, 9d. 
Gn stamps). 


1686. 


15. ''improvoments in and in ccnnoction with trolleys fer slectele raliwa 
3 GR. Tomb. Dated July 2nd, 1960. Relates to electric аа 
and tramways with overhead conductors. Collectors.—To lower tbe trolley 
pole automatically in case it ei oapes from the concuctor, the rack which gears 
with the end of the pole is connected to a piston working in a cylinder to which 
air under pressure is supplied when the current is broken. The air supply and 
« xbaust is controlled by a three-way valve, which is tuned to supply air by а 
spring when the electro-magnet liberates a catch from the valve spindle. e 
cylinder is mounted on the swivelling base of the trolley pole, and the piston 
rod and rack are connected to a crosshead which is drawn back by springs cn 
the side bars of the frame. 9 claims. | ^ 


11,033. ''improvemento relating to the regulatios of eleetrio moters.” К. 
Luadell. Dated July 2nd, 1900. In order to obtain a great variety of speeds and 
minimise sparking in series-parallel motors, the field magnets are energised by 
a small regulable motor-generator, or Nm some other source of variable elec- 
tromotive force. 6 claims. 


11.937. ‘‘(mprovements in telepkone eystems." F. B. Stafeing and C. Egaer. 
Dated July 2nd, 1900. R:lates to arrangements by which subscribers in com- 
munication are warned that an operator is listening. 8 claims. 


11,941. “I ento in regulating spplances im connection with electric 
motors for turret turning, gen tralsing, 4nd analogous pur ” W. Н. Scott. 
Dated July 2nd, 1900. Relates to means for controlling the speed of electro- 
motors used for gun training, turret turning, and for other purposes where a 
very wide range of speed is required. The regulation of a shunt motor from 
maximum to two-thirds speed is obtained by varying the shunt excitation in 
tho usual way, but to reduce still further the d, resistance i8 placed in the 
armature circuit, while the current is maintained approximately constant by 
automatically ap plying a brake to the motor when a reduction in the current 
strength takes place. The current being constant, the pressure at the motor 
brushes (aud therefore also the speed) is completely under control. 1 claim. 


44. '"Switchin ement for Nernst and vacuom inosndeecence lampe.” 
VP Beste: (АЦ maine Eleeiricitate Gesetischaft.) Dated July 2nd, 1900. Reletes 
to systema of lighting with lamps of the Nernst type, in which an ordinary 
incandescent lamp is first switched in, and afterwards cut out automatically or 
by hand when the Nernst lamp or lamps are glowing. 4claims. | 


ж 


м 


11,091. “improvements ia rheostate fer olosirio meters.” British Thomees- 
Wenston Company. (J. L. Malt, U.S.A.) Dated July 8rd, 1900. Relates to resistance 
switches or rheostats for electric motors of large horse-power. To prevent aro- 
ing at the rheostat contacts when the drum is automatically returned to its 
initial position, the arrangement ів such that a short-ciírouit ronnd the rheostat 
is closed after the motor is started up; this short circuit is automatically broken 
upon overload or other abnormal cirowit conditions arising. 7 claims. 


12,003. ''improvemente relating to dyname-siestrie mine sxpleders or 
fer explesives." Ј. Meter. (1. С. Qomant, Francs.) Dated July в; 1900. 
A dynamo-electric machine for igniting ex losive Obarges is provided with 
means for automatically closing the external circuit when the dynamo attains 
its Maximum power, and with means for testing either the internal or the ех. 
ternal circuit. 5 claims. 


12,009. “ ig "Rp eee cana окы ы икн 
messages." И. И. Lake. (R. W. Gerden, U.S. Dated July 8rd, 1900, Relates 


to improvements in that class of spparatus described in Specification 
No. 14,647, a р. 1809, a number of the oal! circuits being brought to a moltipl; 
receiving apparatus so that their individus] signals are registered on one tape 


together with the time of receipt of each signal. lic 


12,010. ‘improvements relating te electrically meter rend vehisies." 
T. J. Куга. Dated July 3r0,1900. Relates to con ing means for electrically- 
propelled vehicles, and comprises combined ourrent-controlling and reversing 
&witches, in which a single handle common to both is adapted to operate each 
independently, while the reversing switeh can be operated only wh n the meter. 
circoit is open. 7 claims, 


18,017. '" improvements relating te moter road vebloies.” Т. J. Ryan. Dated 
July 8rd, 1900. Relates to means for controlling electrically-propelled vehicles, 
and comptises combined steering mechanism and current-controlling and 
теш switches, with or without а brake switch, capable of being inde- 
pendently operated by one hand ; also a safety appliance for interrupting the 
motive current when the vehicle seat is not ocoupled. 6 claims. 


12,018. "qesprovemonts relating to slectrie propulsion ter moter read vehicles." 
T. J. Ryan. Dated July Srd, 1900. Relates to means for controlling electrically. 


propelled vehicles; and comprises a current-controll switch and & reversing 
switch, both capable of being operated independently by movements of the 


same pedal in different plenes. 8 claims. 
12,074. “improvements іа static voltmeters.” Siemens Bros. & Со. (Slomene 
and йак.) Dated July ich, 1900. In any electrostatic voltmeter the charged 


surfaces are arranged to that when they move towards one another, air is com- 

ressed between them to damp the movements. In one form an aluminium 

y of circular or other section is carried by wires on a axle, which also carries 

a pointer and a balance weight, and is controlled snd connected electrically by 

& spring; the body is attracted into, and nearly fits, a stationary curved box of 

insulating material, with a thin coating of metal, which is the second charged 
surface. The body may be opened at the end which enters the box. 2 claims. 


12,112, " 5 In and connectsd with Моск signalling apparatus fer 
ralwayes." F.K-ezoh. Dated July 4th, 1900. Semsphore, &c., signals, con- 
trolling end locking tignsls, inter-locking, signalling instruments, signalling, &c, 
between trains, indicators and repeaters signal, contacts electric. Relates to 
electrics] apparatus for operating and controlling the operation of railway 
sigr als on the blocksystem. 93 claims. 


12,152. ''Method ef inoreasiug tha capacity ef lead secondary batteries la 
кми wee.” С. Kolm. Dated July Eth, 1000. The capacity of secondary 
attcries is increased by heating them while charging or barging or during 
both these operations. The invention is particularly applicable for increasing 
the capacity of batteries which are used in combination with dynamos in 
systems of electric traction for taking up large variations in the current. 
Reference is made to Specification No, 1,484, A. p. 1892. g claims. 


12,160. '' improvements la the manufactare of Hiaments for electric Incandescent 
lamps." V. Thomas. Dated July 5th, 1X0, Incandescent lsmp filaments are 
made of graphite or carbon and a refractory oxide from a mixture containing 
15 parts of nitro-cellulose dissolved in 86 of glacial acetic acid, and either ‘2 per 
cent. of cerum acetate, or 9 per cent. of thorium or beryllium acetates. These 
salts must be pure and sre added in aqueous solution. Nitrates may be used 
instead of acetates, 5 claims. 


12,170. "'Eleetrio Meters.” P. Maadowsky. Dated July 5th, 1900. Relates 
toquantity meters. 1 claim. 


12,175. "''improvemeate la controlling apparatus for electric cirenits.” Thomeen- 
Davies Telephone System aud А. T. M. . Dated July Sth, 1900. Relates 
to arrangements in electric 1 systems, especially in automatic call 
telephone systems, by which the called subscriber's bell is rung for a pre- 
determined intervalof time. 6 claims. А 


12,179. ''Improvomente in and connested with electrical tramways er reliways." 
H. Hirst. Dated July Sth, 1900. Electric railways end tramways are arranged 
eo that if vehicles are running in opposite directions on to a single line, current 
is cut «ff from cne of them. and a signal is given to prevent following vehicles 
from entering the section, 7 claims. : 


12,248. “improvements relating te thormc-electric colis." И. M. Lake. (L. $. 
Langvitte, V.S.A.) Dated July 6th, 1900. Relates to thermo-electric batteries, 
and cannot well be abridged without reference to a drawing. 10 olaims, 


12,303. ''imprevements la or connected with water-t erhob cases.” 
€. Lawley P aad W. H. Waites. Dated July "tb, 1900. A water-tight 
oí for switches is formed in two parts, with which an ordinary switch is 
pl On the top of the casing is fitted a disc. over which a diso may be 
rotated. The disc is fitted on a spindle, which carries an arm engaging with a 


lever, wbich is adapted, when the d'sc is rotated, to operate the switch lever. 
2 claims. 


12,221. 4 d collestor or commutator for electrical machines.” F. 
Kaeterie, Dated July 7th, 1900. The conducting strips and the insulating strips 
which separate them are held firmly together in the following manner :—Grooves 
turned in the ends of the commutator or have ivsulatingrings forced into them, 
and these insulating nn are, if necessary, strengthened by r-etal rings. The 
parts are then clamped between two end діѕов, of which one is secured to-the 
зра! and the other is movable therecn. 
modified. 1 claim. 


12,331. ‘‘Improverments in blocks for eicctrio and like conduits." E. Schellbach. 
Dated July 7th, 1900. Relates to sectional multiple conduits for electric and like 
conductors in which an outer casing is formed of a shell of cement, &., and is 
provided with variously shaped grooves, or openings to receive similarly shaped 
longitudinal tie rods. The interior is filled with lighter material, such ns 
artificial wood, &c., moulded with a number of tubular openings, the ends of the 
outer casing are airanged to fit together, and the ends of the inner blocks are 
either flush or fit with sleeves round the tubular openings. 8 claims. 


12,399. ‘improvements In or relating to meshanical motive devices for the 
controlling drums or switches of electrically-propelled vehicles.” A. J. Gesit. 
Dated July 9th, 1900. Relates to improved actuating mechanism for electric 
controllers. The mechanism may be fitted in a casing adapted to be placed on 
the ordinary controller. It comprises a small electrometer, which is started by 
the handle and drives the controller spindle through differential gearing 
brought into action by a brake controller by electro-magnets. A spring is fitted 
in connection with the gearing to return the controller in case of stoppage of 
the current, or release of the handle. The actuator may be arranged to control 
a number of motors as on a train. 922 claims, 


12,392. ''improvemoante ln clamps for holding the ends ef olectrical fuses or 
links acting as electrical conductors” ет. s Cabis and Construction Ces. 
pany sud J. C. A. Ward. Dated July 9th, 1900. A clamp for holding fuses or 


The form of the grooves may bs 


. conductors is formed with two disce, which are forced together by a spring an 


an eccentric. In one arrangemenj the discs are mounted on а central in to 
the lower end of which a conductor may be connected. A РЕГ is placed 
below the lower disc, and a forked eccentric pivoted on a pin, workin 


In a modified form, tbe end of the pin being forked, and the ecoentzi0 
working between the legs of the fork. 8 cla N „F 
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THE GLASGOW ENGINES. 


To judge by the numerous cordially appreciative letters 
which we have received during the past week from British 
experts in steam engine-building, and expressions of approval 
which have reached us by other channels, we may oongra- 
tulate ourselves upon having correctly voiced the feelings of 
our readers with regard to the biassed, incomplete and 
inaccurate article which formed the subject of our leader 
last week. Inaccurate, we say, on the strength of Mr. 
Parshall's letter to the Allis Company, in which the steam 
consumption of the Allis engines was stated to be 
12:2 lbs. per 1 H.P.-hour, not per B. H. P.-hour as given in 
Engineering. 

The difference amounts to 0:5 lb. in the comparison. A 
trifle?—no doubt—but 50 per cent. of the difference 
between the stated results. A difference in superheat of 
40? F. would account for the rest ; but we await the details 
of the testa. 

With regard to the mechanical efficiency of the engines, 
however, the matter is entirely on a different footing. 
Apart from any details, it is quite impossible for an 
engineer to believe that any of these engines gave a 
mechanical efficiency of 96 per cent., let alone 97 per cent., 
or a combined efficiency of 92 per cent. 

The 3,000-н.р. Sülzer engines at Moabit Electricity 
Works, Berlin, when tested with the utmost care by the 
purchasers, gave the following results :—With steam at 
175 Ibs. pressure absolute, superheated 61:5? F., running at 

3°7 revolutions per minute, and giving 3,680 I. H. P., the 
mechanical efficiency was found to be 92:9 per cent. The 
steam consumption was 11:9 lbs. per I. H. p.-hour, and the 
light load power was 266:3 I. H. р, The combined efficiency, 
assuming the generators to be of 96 per cent. efficiency, 
would be about, 89 per cent. The steam consumption of 
these engines with 220? F. superheat, at 2,510 I. H.P., was 
9 lbs. per I. H. P.-hour, a record at the time (end of 1900), and 
the mechanical efficiency was 89:5 percent. The magnet fly- 
wheel weighed 68:9 metric tons, and, while the engines drove 
their own air-pumps, they had only two cranks, two bearings, 
and a short shaft, as compared with three cranks, six bear- 
ings, And long, heavy shaft in the Glasgow sets, Moreover, 
оу engines were four-cylinder triple-expansion; the 
slasgow engines, three-cylinder compound. Now, even 
sitos de the difference in aize, how can we be expected 
rat in the Glasgow engines one-half of the friction 
сеет u dent wet te prn ы eine 
| l greater than the loss in the 
engine alone at Berlin ? 
ce eis БЫ ан а Шы и Semet BA 
, . г found combined efficiencies of 


88˙3 and 88°5 per cent., were direct-currant generators—the 


power factor was unity! In passing, we may note that 
Messrs. D. Stewart & Co., Limited, point out in a letter to 


870 THE ELECTRICAL REVIEW. [Vol 51. No. 1,293, SEPTEMBER 5, 1902. 


Engineering that their engines were guaranteed to give 
92 per cent. mechanical efficiency - not combined efficiency, 
ав erroneously stated in that journal—and they actually gave 
93:4 per cent. and 93:7 per cent. Where they failed was 
in steam consumption. 

We want to know how the power factor of the large 
generators was ascertained. We are open to conviction— 
but it must be by rigorous proof. Advertisements have no 
weight with us. 

How, where, and when were the clectrical measuring 
instruments calibrated ? And by whom? How were they 


connected with the circuits—by means of step-down trans- 


formers? What was the nature of the load—inductive or 
non-inductive ? What steps were taken to prove that the 
power factor, as determined by the instruments, was reason- 
ably likely to be correct ? 

. To say that the mechanical efficiency of the engine must 
have been about 96 per cent., because the combined ettici- 
ency was 92 per cent., is simply absurd—until it is actually 
demonstrated that the latter vaiue is correct. 


As for the statements which have been made that the Allis 


engines ran without trouble from the start, we would draw 
the attention of our readers to Mr. John Young's report to 
the Glasgow Tramway Committee, reprinted in our issue of 
June 7th last year. m 

The report stated that at the end of April the Committee 
* gtarted to operate a few cars by the Stewart auxiliary 
engines, in the full expectation that the first Allis engine 
would be available for operating within a very few days. In 
point of fact, however, it only operated cars for a short time 
on Thursday and Friday, May 9th and 10th, but had to be 
shut down on the evening of the 10th on account of the oil 
not getting proper access to the bearings, and we have had 
no use of it since. Messrs. D. Stewart & Co. have, at 
my special request, kept their auxiliary engines working 


since April 27th, and, by assistance from the Springburn . 


power station, we have thus been able, although with diffi- 
culty, to maintain a service of electric cars on the routes 
converging on the Exhibition." 

The chief expert of the Allis Company had to be sent 
over to remedy the defects, * chiefly in connection with the 
oiling arrangements.” At the end of his report Mr. Young 
added a postscript to the effect that the car-load had that 
morning been put on the first Allis engine. 

. Presumably a month of trouble is © working perfectly well" 
from the first; but who is going to believe that engines which 
could not be run on load for a month on account of hol 
bearings have а mechanical efficiency of 96 per cent ? 

And is it not a fact that the oiling arrangements of the 
Allis engines had to be overhauled and set right immediately 
after Prof. Barr's tests ? 


A Word in the Ear 


THE receipt of the concluding part 
of the LE E. 


of Vol. 31 of the Journal of the 
I. E. E., together with the Index and the new List of 
Members, reminds us of the flight of time, of the new 
session fast approaching, of the proposal to increase the 
subscriptions; and other things more or less congenial, 
mosily less. ‘The list shows that there are now 5 Honorary 
Members, 869 Members, 936 Associate Members, 1,858 
Associates, and 160 Foreign Members, in all, 3,828, as well 
as 578 Students. This is a highly creditable showing, and 


marks an advance of 10 per cent. on the preceding year. 
The Institution is a force to be reckoned with, and should 
command a hearing in the councils of the nation. 
Nor can it be denied that the %earing is granted, as 
witness the recent deputation to the Board of 
Trade. But, alas '—beyond the intimation that Bills had 
been drafted, and might some day be passed, to inaugurate 
some of the desired reforms, but little advantage was gained. 

Turning tothe Journal, we note with regret the falling-off 
in quality of the papers selected by the Council for the 


edification of the members of the “ London local section,” so . 


to speak, when they are compared with the really excellent 
papers which have been read at Glasgow and Manchester. 
Why does not the Council exercise some discrimination * 
The object of its deliberations is surely something more than 
merely to prevent over-ambitious young mémbers from pre- 
senting papers which fall short of the standard which, we 
presume, exists. There is too much of the advertising 
element admitted ; papers are freely read by meinbers with a 
view to obtaining recognition as experts in branches of the 
industry in which their experience lacks the ring of sterling 
worth, and is unfortunately but paper currency. This 
should not be. Is it possible that the Council has no option 
—that better papers are not offered? Are the practical 
engineers who write those excellent papers for provincial 
centres deterred from producing them at headquarters, by 
the fore-knowledge that they would there be discussed from 
the historic—nay, pre-historic—and personally reminiscent 
point of view, to say nothing of the jaundiced criticism 
born of jealousy ? 

Is it not a fact that the younger members, those who 
daily handle machinery and who carry out important under- 
takings, are as a rule extremely loath to join in the 
discussions, which are so largely confined to a few of the 
“auld lichts” who do not scruple to exceed their time 
allowance with the connivance of a weak and complaisant 
chair ? i l 

We do most heartily beseech the Council to exercise its 
powers without fcar or favour, and to rescue the parent stenr 
from the threatened super-eminence of its vigorous off- 
shoots. We entreat the President to cut short without 
mercy or regard of persons any and evcry trespass beyond 
a fair time-allowance. We call upon the practical working 
engineers to assert themselves in the discussions, and to 
speak with authority upon the subjects of which they are 
the masters. 

Lastly, we beg the Council to decide beforehand upon the 
dates of meetings ; we have been treated to too many extras 
of late, the meetings often falling in consecutive weeks for 
long periods. The Secretary of the Institution is too 
energetic and indefatigable to complain; but he is too 
valuable to be recklessly worked to death like an American 
lathe. The fault lies first, in starting the session too late in 
the year; secondly, in admitting too many papers. Let 
fewer be chosen—and better—leaving due time for the 
discussions ; or, what is far better, let them be read in 
abstract, and let those who take the trouble to read the full 
text in advance be rewarded by a share in the discussion. 

Elocution is an art little cultivated by engineers, though 
we have some shinfng examples: we dare not suggest that 
the overburdened Secretary be further loaded—but, if the 


papers must be read, for pity's sake let them all be read 
by someone who can read ! 


Durban.—The electric tramways promise to become a 
great success. The revenue for July was £1,100 above that of 
June, and £4,000 over the corresponding month of last year—an 
average revenue of £100,000 per annum, although the full sarvice 
provided is not yet being worked. In view of the proposed 
extensions, it has been decided to obtain quotations for English 
and American rails, &c., from Hubert Davies & Spain, also from 
the Corporation agents. 
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THE WOLVERHAMPTON EXHIBITION. 


(Continued from page 810.) 


THE Edison & Swan United Electric Light Company, 
Limited, have on exhibition a large show case containing 
examples of every kind of lamp manufactured by them. 
The smaller lamps are arranged in а symmetrical design on 
a large back board about 9 ft. square, forming the centre 
panel of the case, the other part of the case being devoted 
to examples of large lamps giving from 100 to 500 c.P. 
In addition there is a smaller case (known as the “ Historical 
Case"); this is unique, and contains specimens of lamps 
from the very earliest attempt at incandescent electric lamps 
down to the present well-known ** Ediswan " lamp, as in use 
allover the world. These lamps include the first experi- 
mental lamps made by Mr. Edison and Mr. Swan 
independently in America and England, also the lamps pro- 
duced at the celebrated law case when this company’s patents 
were upheld. 

There is also a range of motors of all sizes, from the 
small 20-H. P. sewing-machine motor up to a 12-H.P. 
machine, The last is direct coupled to an “ Ediswan ” 
dynamo, The motor takes current from the Exhibition 
mains at 500 volts, and drives the dynamo, which supplies 
current at 200 volts for use on the stand. 

The smaller motors are of a type recently introduced by 
Mcssrs. Ediswan, for which very high efficiency and capacity 
to withstand heavy overloads are claimed. They may be 
overloaded up to 50 per cent. for short periods without 
injury. The sewing-machine motors are arranged in 
such a way that they may be attached to any existi: g 
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.MzSSRS. FRaNKENBURG’S EXHIBIT. 
machine, without any belting or regulating resistances, and 
by a very ingenious arrangement the speed may be varied 
from a few stitches per minute up to 2,000, simply by 
depressing or raising the treadle with the feet. 

The company have also on view an electric clock of hand» 
some appearance.: These clocks are controlled by means of 
clectro-magnets, and do not need winding up. They are 
extremely gimple, unlikely to get out of order, and 
accurate, me At А 

Some fine examples of eleotroliers are shown, Including 
some of the newest designs and styles; there are also 
examples of switches, fuseboards, voltmeters, ammeters, 


starting switches and other electrical apparatus тарас» 


tured by this company. We may mention that Messrs. 
Edison & Swan are supplying the bulk of the lampa.used at 
the Exhibition, both for interior illumination and for 
decorative purposes, the orders received by them from the 
Exhibition authorities amounting to 12,500 lamps of 
16 C.P. 

The exhibit of Messrs. Isidor Frankenburg, Limited, of 
Salford, consiste of drums of cable of various sizes, insulated 
with vulcanised india-rubber (their epeciality), piled up one 
on top of another toa height of about 16 ft. 

In addition there are two drums of cable, insulated with 
vulcanised india-rubber, and protected externally with a solid 
drawn sheath of lead put on under hydraulic pressure ; and 
a drum of cable armoured with galvanised steel wire, for 
oolliery or other underground purposes. 

They further havetwo cases containing samples of various 

, Classes of cable ; rubber in various stages of manufacture, as 
prepared by the firm at their works in Salford for insulating 
purposes; and cables in different stages of construction, &c. 

As already mentioned, the whole of the arc light cables 
used in the interior of the Exhibition were manufactured by 
this firm. | 

The Hiram Maxim Lamp Company, Limited, have a very 
tastefally decorated stand, at which they show specimens of 
their numerous varieties of glow lamps, including the 
“Rex” lamp, and their Spiralette device, a closely- 
wound spiral of glass, which can be slipped over the bulb ot 
an ordinary glow lamp. The latter gives a very pretty 
effect, but we should be better pleased if the proprictors 

refrained from the suggestion that it in any way increases 
the light emitted by the lamp. It is quite true that the 
increase of light thrown upon “a given spot" is carefully 
spoken of; but the references to the enormous saving to 
the consumer" are not qualified by the saving clause, so to 
speak, which occurs elsewhere in one of their circulare. 
This company supplied the Rex " glow lamps used for the 
ligbting and decoration of the Concert, Hall and the Central 
Dandstand. 

We illustrate Lerewith the arc lamp which is shown by the 
Codd Arc Lamp Compary, of Nottingham, at the stand of 


Tug Copp Anc Cans. 


Монге, Bever, Dorling & Co. The mechanism of the lam 


is extremely simple; it is of the fooussing type, oo 
by differentia — and shunt- wound solenoids... The prin 
| Q 
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cipal feature is the brake mechanism. This consists of a 
chain working ona brake wheel ; the chain passes over blocks 
carried by the brake lever, the surfaces of which are accu- 
rately shaped to a certain contour—calculated to give the 
greatest possible delicacy of feed. The adjustment is made 
in securing the chain in the first instance, thie, however, 
being of less consequence than the accurate shaping of 
the regulating surfaces. The advantages claimed for this 
type of lamp are simplicity of construction, steadiness, 
durability, and low prime cost. 

Messrs. Lloyd & Lloyd, Limited, of Birmingham, have a 
striking exhibit of their electrically-welded steel pipes and 
other specialities. Amongst these is a 5 in x j-in. tube, 
which was fitted with an electrically-welded flange and tested 
to destraction ; the tube broke at 75 tons stress per square 
inch. Examples of intricately bent pipes, including a 
emall-bore Perkins hot-water tube, bent so as to form the 
name of the firm, are noteworthy, as showing what can be 
done with their productions, and a varicty of pipe joints in 
ection are exhibited. A condenser coil consisting of one 
continuous length of pipe—180 ft. long and 3 in. in 
diameter and a 7-in. expansion bend, which forms the 
doorway of their stand, are other prominent features. We 
should add that Messrs. Lloyd & Lloyd supplied the whole 
system of high-pressure steam pipes for the Exhibition, 
consisting of 12-in. and 10-ір. lap-welded tube; for the 
main range, fitted with heavy flanges, ecrewed and caulked 
on and provided with a facing strip, and subsidiary pipes of 
various sizes. 

An interesting exhibit has been housed in the “Swiss 
House” adjoining the Machinery Hall by Messrs. C. Wüst 
and Co., of Seebach-Zürich, who are represented in this 


tt MULTISPEED ” INDUCTION MOTOR, 


country by Mr. K. v. Meyenburg. The special feature of 
this is the '*multispeed " reversible alternating-current 
induction motor which the firm are now making. This has 
been devised to overcome the difficulty of specd variation 
met with in the application of induction motors to machine 
driving. The motors are generally of the type shown in 
the above illustration, and really consist of practically 
two motors combined, having different numbers of poles ; 


MECHANISM Oy AUMUND'& TACHOMETER, 


thus two speeds are at ence. obtained, and by couplin 

the two in parallel, a third speed intermediate Ыз tees 
two is given. Adding to these, if necessary, a set of back 
gest, for lathe driving, a very large range of speeds is gained. 


Motan of this kind are shown driving lathes, saws, milling - 


machines, radial drills, &c.; ordinary A.C. motors are also 
exhibited. A three-phase loom motor with spring suspension 
is illustrated below. An important item isthe new machine- 
cut double-helical gear introduced by the firm, and illustrated 
herewith. Hitherto practically all double-helical gears have 
had to be cast, but by omitting a small portion of the teeth, 
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DocgBLE-HELICAUL Macuine-Cut (GEAR WHEELS. 


it has been made possible to produce them by milling out 
of the solid. These can be used to give speed ratios up to 
1: 15 with a single pair of wheels, and they run noiselessly 
and with high efficiency. 

In the same pavilion Aumund's centrifugal tachometer, 
made by Messrs. Henry Baer & Co., of Zürich, is shown. One 
of our figures illustrates this device, in which, by an ingenious 


THREE-PHASE Loom №отов. 


arrangement of small toothed rollers to guide the central 
pin, the frictional resistance is practically confined to rolling 
friction, and no oil is used on the working parte. This tyre 
of mechanism is applied to various kinds of tachometer, to 
meet all ordinary requirements. E 


(To be continued.) 
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THE KENDAL CORPORATION ELECTRICITY 
WORKS. 


Tax old town of Kendal, in Westmorland, which has the distinc: 
tion of being one of the oldest boroughs in the kingdom, having 
сас | it ey in 5 Hila of Queen Elizabeth, is moving 
| М as lai 

with secret. own plant for the supply of the town 

Phe opening ceremony took place on Wednesday, 6th ult., when 
tho Маудловь Mrs. Gilkes, a name well known ЧА most of our 
E era in connection with turbines, switched on the current to the 
jown jn Fhe presence of the members of the Corporation and other 
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guests. After an inspection of the station and its machinery, the 
chairman of the Electric Light Committee, Mr. Alderman Monk- 
house, gave a short account of the history of the scheme, and Mr. 
Dykes, of Messrs. Handcock & Dykes, the consulting engineers for 
the work, gave a description of the system and plant. 


View cr ENGINE Room. 


At the invitatien of the Mayor and Mayoress, the company 
afterwards sat down to dinner in the engine room, which had been 
very tastefully decorated. 

The question of providing a supply of electricity for Kendal was 
considered by the Corporation in 1897, and in January, 1898, 
Messrs. Handcock & Dykes were instructed to report on the 
prospects of a municipal electricity undertaking. In their report, 
dated April 12th, 1893, they recommended putting down a station 
capable of supplying 5,000 8.c.r. lamps or their equivalent, for 
private lighting, and 30 enclosed arc lamps for the public lighting 
of the main streets. They proposed that the water-power in the 
pipe line between Fisher Tarn and the low reservoir should be 
utilised by means of turbines driving dynamos, there being an 
auxiliary plant with storage batteries in the town. Their estimate 
of the total cost of such a scheme, including buildings, plant, mains, 
pudlic lamps, and all legal and engineering fecs, 
was £17,818. 

In January, 1899, a further report was received 
from the engineers in accordance with the in- 
structions of the Town’ Clerk, showing how the 
scheme would be modified by reducing the 
size of the “compulsory area,” omitting part 
of the street lighting, and dispensing with the 
water power from Fisher Tarn, that source of 
power not then being available. In this report 
they still recommended making provision for 
5,000 8-С,Р, lamps connected, and proposed а 
steam power plant at a total cost of £15,015, 
stating that they felt sure that within the 
first year a load of 2,500 lamps would be 
obtained, However, it was decided to com- 
mence with, to put in a plant capable of 
running 2,200 lights only, the estimates for the 
whole of the plant and mains, exclusive of 
buildings, being £8,160. Instructions were then 
given to the engineers to prepare specifications 
for the plant and mains, The provisional 
order was obtained in 1900. 

In due course tenders were received and 
the contract given to Messrs. Johnson & Philli ps, 
of Charlton, Kent, for the whole of tue station 
Blant at £4,975, and to the British Insulated 
Wire Company, Limited, of Prescot, for the 
maine, meters and services at £3,000, making 
а total of £7,975: The work has been carried 
out by the two firms in question in a most 
satisfactory manner for the above sume, and 
the whole plant, although small, is most com- 
plete and up to date. 

Tbat considerable extensions wil! soon 
be required is evident from the fact that on the opening 


night the total of 8-c.». lamps connected, or their equi- 


valent, amounted to 2,496; the engineers have accordingly 
had to advise tbe Corporation to immediately put in hand 
tonai plant to prevent any failure of supply during the 
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The buildings, which bave been designed by Mr. Т. №. Ritson, 
Assoc.M.Inst.C.E., the Corporation gas, wat.r and electricity 
engineer, and erected by Messrs. W. Dixon & Бопе, of Kendal, are 


situated at the gas works. They are built entirely of local lime- 
being relieved with dressed stonc pilastecs and 


ashlarwork. At the east end is a two-storey 
building to be used as offices and showrooms. 

The engine room is 49 ft. long x 28 ft. wide, 

the roof being supported by steel principals, 
and is boarded and panelled in pitch pine. 
A subway extends over the whole area of the 
engine room, giving access to the space under- 
neath the switchboard and to the engine and 
dynamo foundations. The floor, which is 
tiled, is formed of expanded metal and 
concrete. The iaterior walls of the engine 
rcom are neatly fiaished with a tiled dado 5 ft. 
high. 
The boiler house is 49 ft. long x 37 ft. wide, 
the roof principals being of stcel. Liko the 
eugine house, it is lofty, well lighted and 
ventilated, and ample provision bas been made 
for future extensions of plant. The chimney is 
50 ft. high, and is built partly of cement aad 
partly of dressel free stone; it is provided 
with a loose firebrick lining throughou:. 

The accumulator house is 39 ft. long x 17 ft. 
4 in. wide, is lofty, welllighted, and ventilated. 
Meter-testing room, stores and overhcad water 
tank are also provided. 

Tbe scheme sppYoved by the Corporation 
provided for a three-wire direct-current uet- 
work radiating from the station, no fecders 
being used. 

In the boiler house there are at present two 
sipngle-flue dry-back boilers, by Messrs. J. Fraser 
| and Sons, Millwall, each capable of evaporating 
| 2,500 lbs. of water per hour with hot feed, 

and draught of ? in. water gauge, at a con- 
sumption of best Welsh coal of not more than 
1 Ib. per 10 lbs. of steam from and at 212 F. 
At the base of the chimney shaft there is 
fixed a 55-in. Sturtevant induced drauzht fan, 
driven by an enclosed steam engine, the 
engineers preferring to cave the cost of a tall chimney, which would 
only be earning its cost for an hour or two a day, and to use a little 
steam during hours of full load in order to produce tne necessary 
draught mechanically. In this they show a commendable spirit of 
progress; we have repeatedly pointed out the advantages of forced 
draught in these columns. 

For boiler feed a 43 in. x 24 in. x 4 ia. stroke Hayward-Tyler 
duplex hot feed pump, driven by steam, is provided to deliver 800 
gallons per hour, and in addition to this a three throw electrically- 
driven plunger pump of 500 gallons capacity per hour. Tae motor 
for this latter is compound wound, with shunt and series regulating 
resistances to vary the rpeed 15 per cent. either side of normal. 
The armature can be put across the outers at 410 volts, or one side 


' A 


of the three-wire system at 220 volts, this giviag the maximum 
economical speed. 
A 2-in. Kennedy hot-water meter is provided fo measure the 


Dry-Back BOILERS., 


amount of feed water, which is heated by a Berryman feed heater 
supplied with exhaust speed from the engines. 

In the engine room there are at present two Willans high-speed 
engines, each of 50 B. H P., while ample space is left for extensions. 
The dynamos are of Méssrs. Johnson & Philips make, six-pple, 
shunt-wound machines, each of) 36-57, capacity,( péd @ 


e 
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parallel across the outers, and supplying current at 450 volts at 
400 r. p. m. 

A balancer booster set is installed, consisting of two motors and 
two dynamos all direct coupled, but with independent armatures, to 


enable one to be removed without stopping the others. The ' 


boosters give 30 amperes at any voltage from 10 to 90, and the 
balancer motors 50 amperes, from one side to the other, when work- 
ing on the bars at any voltage from 220 to 250. 

The battery consists of 240 LA 7 Tudor cells in glass boxes, half 
being connected on either side of the three-wire system ; each half 
gives 21 amperes for 10 hours, with final voltage aoross the whole 
battery of 400 volts. They are capable also of an emergency dis- 
charge of 90 amperes for 30 minutes, t.6., of supplying about 1,300 
8-c.P. lamps alight at once. 

A hand-power travelling crane i 
designed to lift up to 3 tons. 

The main switchboard consists of separate slate panels for each 
of the two dynamos, tbe two batteries, the boosters, and the feeders. 
The main voltmetera, connected by pilot wires to the centre of dis- 
tribution in the town, are of the illuminated dial pattern, and there 
isa Kelvin electrostatic voltmeter, which can be connected up to 
any of the voltmeters on the board for the purpose of checking 
them. Tbe battery switches are mounted in the wallof the meter- 
testing room behind the engine room, being worked by gearing off 
the main board. All the resistances are fixed in the fireproof cellar 
below the board. | 

The mains are of the three-core clover-leaf pattern, made and 
laid by the British Insulated Wire Company, insulated with impreg- 
nated paper, and lead covered. They are laid solid in wooden 
troughs, filled up with insulating compound. 

There are two mains, each 15 x `08 x 15 sq. in. section leaving 
the station, and running on either side of the main street up to the 
top of the town, a distance of nearly a mile, with branches of 
‘1 ва. in. and 05 f in. up the side streets. 

There are five disconnecting pillars at various parts of the town, 
by which any section of the main can be quickly cut out for testing, 
or in the event of a fault; the mains on either side of the roads 
are cross-connected at these points, во that if one section has to 
be cut out, the others are not affected. 

The service connections are made partly in B.I.W. cast iron ser- 
vice boxes with fuses, and partly by means of wiped joints direct 
on to the cables. 

The meters are of the Vulcan type, supplied by Messrs. Geipel 
and Lange. Current is supplied at a flat rate of 6d. per unit for 
lighting, and 3d. per unit for power. There are at present 44 con- 
sumers connected, having just under 2,500 8-c P. lamps, and a large 
number of others will shortly require а supply. The motor load 
to commence with amounted to 10 H.P., divided between four 
motors, but it is understood that a number of manufacturers con- 
template installing motors, and, indeed, sn extension of the mains 
has already been decided on to reach one motor user who is just 
beyond the compulsory area. There can be little doubt, therefore, 
that very shortly the station will reach the output of 5,000 lamps 
originally contemplated. 

The fact that in Mr. Gilkes, the Corporation has a mayor who is 
himself an engineer, and a pioneer in the district in the matter of 
electric plant, has naturally been of great assistance in carrying 
through the scheme. 

Mr. Ritson, the borough engineer, who has acted as resident 
engineer under Messrs. Handoock & Dykes for the engineering part 


s provided in the engine room 


of the work, and has been responsible for the building, is just. 


leaving the town to take up a corresponding position at Ramsgate 
he leaves with the satisfaction of knowing that the undertaking bas 
made а satisfactory start, and is likely to prove one of considerable 


importance to the town. 


-————— 


Mersey Railway.—At the half-yearly meeting of this 
railway, held in London last week, Mr. James Falconer, the chair- 
man, said that the great falling off in the earnings was due to the 
competition of electric tramways, which, for the first time, had had 
its full effect on the company's traffic during the past six months. 
Wherever such competition had taken place, it had proved detri- 
mental to railways worked by steam power. It was the recognition 
of this fact which led the board to decide, some time ago, to apply 
electric traction to the Mersey tunnel, as it was found that with 
the existing system, they could not hope to successfully compete 
with electric tramways on the surface. The hope for the future of 
this company lay in their giving the best possible service to the 
people of Liverpool and Birkenhead for travelling from one place to 
ihe other. A contract had been made with the British Westinghouse 
Company for the electrification of the line. 'The work was being 
energetically proceeded with, and there was every reason to believe 
that, when they next met, the trafiic cf the line would be in 
process of being dealt with under the new conditions. The contract 
time for the completion of the work was January 15th next, and if 
by that time, the company were in a position to offer a thoroughly 
good service, the board would feel quite satisfied. When the line 
was worked by electricity, it was intended to have two classes for 
passenger traffic. Under the new conditions, there would be а 
reduction B the cost Rm qe and a small saving in the 
expenses for pumping. e cost of haul would 
decrease. The British Westinghouse елт. денй tim ‘Ona 
per train-mile, under the new system, at 6fd., ag compared with 
more than 18. at the present time. ANI eo Me x 
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A PRACTICAL METHOD OP CALCULATING 
TRANSFORMER REACTANCE. 


Muck has been written on the experimental determination 
of the reactance of static transformers, but the equally 
important question of the calculation of this quantity bas 
not received that amount of publicity which is its due, 
Perhaps this is due in to the complicated nature of the 
problem when presented in its 
to the reluctance of designers to disclose their methods of 
computation. | - 

The object of this article is to present to the non-mathe- 
matical reader a simple method of arriving at a basis from 
which, with the minimum of experimental data, the short- 
circuit reactance of transformers of ordinary commercial 
design may be accurately predicted. | 

The fundamental fact made use of is that when the 
secondary winding of a transformer is short-circuited and 
an alternating current is passed through the primary, then 
the induced secondary ampere-turns are equal and in oppo- 
sition to the primary ampere-turns, which fact holds good 
for any transformer not having unreasonably high reactance. 
The short-circuit reactance may then be considered as due 
to the magnetic leakage flux in the region between the 
primary and secondary sections, which is induced by the 
primary and secondary ampere-turns. The total reactive 
voltage is equal to the effective cutting of the primary and 
secondary windings by this flux, the E.M.F. being generated 
half in the scoondary and half in the primary. 

The problem is to determine the effect on the short- 
circuit reactance of variations in the following quantities :— 


1. Primary current, primary turns end frequency. 

2, Dimensions of windings and sheath. 

8. Relative arrangement of primary and secondary wind- 
ings. 

4, Disposition of the insulation. 
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1. Let 1 be the primary current, 
T the number of primary turns, 
х the frequency of the impressed voltage. 


Then, other things being equal, the leakage flux is pro- 
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portional to the primary ampere-turns 1 T, and the reactive 


voltage 
V — I T? N x a constant. (1) 


2, Fig. 1 represents a section through the winding pocket 
of a shell transformer which has one primary and one 
tecondary section, the whole of the pocket being occupied. 

Let a be the dimension of the windings in a direction at 

right angles to the sectioning, 
b the dimension of the pocket in the dircction of the 
sectioning, | 
and ! the length of the mean turn of the winding. 

The air path of the magnetic leakage flux is in the 
direction of b, and the reluctance of this path may be taken 
as being proportional to a l/b. (There is a slight error in 
this due to the absence of iron around some parts of the 
winding, bat the correcting factor, deduced experimentally, 
is usually small.) Combining this with (1) we get: 

ү == m x a constant. (2) 

If now the dimension of the pocket in the direction of a 
be increased as in fig. 2, it will be seen that the only effect 
is to lengthen the iron path of the leakage flux; as the 
reluctance of the iron path is negligibly small compered with 
that of the air path, this does not introduce any correction 
into equation (2), and consequently 


8 
Du Іт ма! xk (3) 


where k is a constant for two-section transformers. 

3. In a transformer, as represented in fig. 2, it will be 
noticed that the parts of the pocket unoccupied by the 
winding do not contain any of the leakage flux, this being 
due to the very great permeability of the iron compared with 
air. Consequently, if, as in fig. 3, we add another pair of 
coils in series with the first, the total inductive effect of one 
pair on the other will be nil, and the total reactive voltage 
will be equal to the sum of the reactive voltages of each 
pair as calculated by (3). — l 

Any desired arrangement of sections may be represented 
by an equivalent combination of pairs of primary and 
secondary windings, and thus from (3) the total reactive 
voltage may be calculated. 

The following table gives relative reactances for ten 
p Unis arrangements of primary and secondary windings, 

e reactance of а two-section winding being taken as 100 :— 


Number. 

0 | Arrangement of primary н secondary. Reactance. 
2 D 18 | 100 
3 zr IS ir 25 
4 Ir js | {Р | is | 25 
4 åP | {в | їр | із | 1111 
5 àPj|X48 ze is zr 734 
б ір | {в ir is | Р 6˙2 
б ір js ір Ав | АР, ds 1111 
6 {ір is,1P|:18 | Р. is 4:00 
7 {Р | ів. {р | 45 | {Рр às {р 4 21 
7 Pr | ів zr в | др is àP 2:78 


! 
i | i 


The principal point of interest brought out by tbis table is 
that, for any given number of sections, the arrangement 
giving lowest reactance is that in which the first and last 
sections each have one-half the ampere-turns of an inter- 
mediate section, 

4. In the foregoing it has bcen assumed that the primary 
and secondary coils of each pair are close together, but this 
із not usually the case, as the insulation between the two 
occupies а considerable space. In this space the leakage 
flax is at its densest and is in the best position for effective 
cutting of the primary and secondary turns, and consequently 
another term must be added to the general formula to 
include this additional effect. 

As before let a be the dimension of the winding (exclusive 
of intersectional insulation) and let be the thickness of the 
insulation between the primary and secondary coils, The 


magnetiaing force is 4 x с T, the reluctance is 77 , and 
therefore the total leakage flax through the insulation 


This quantity multiplied by 4°44 


space is L. I 
T N 107? gives the resulting reactive voltage 

uu BSB OATS холо" © 
the dimensions being in centimetres. 

Insulation at right angles to the sectioning does not affect 
the formula, as ö is taken as the dimension of the porket, and it 
has been shown that the amount of space between pairs of 
windings has no appreciable effect on the leakage flux, conse- 
quently (4) makes complete allowance for the effect of space 
not occupied by winding. The general formula for the 
reactive voltage of any transformer is therefore the sum of 
(3) and (4) for each pair of primary and secondary coils, 
the condition being that the primary and secondary ampere- 
turns in each coil neutralise one another. 

In practice the value of K will be experimentally deter- 
mined for a number of typical transformers, and by tliis 
means future results can be predicted with the utmost 


accuracy. 


THE GLASGOW TELEPHONE ACCOUNTS. 


THE accounts of the Corporation telephone system were 
published in our issue of August Rth, p. 221, and in the 
August issue of the Scollish Electrician we find some 
supplementary notes thereon, furnished to our contemporary 


by Mr. A. R. Bennett :— 


He says that the original scheme has. been very greatly 
extended. It was for 5,250 completed lines, with duct accommo- 
dation and switch-room space for 5,250 more. Instead of 
this, pipes have been provided with a capacity of 27,060 
lines, and cables actually laid containing 14,572 pairs of 
wires, of which only 5,479 had been used at May 31st. The trench- 
ing, piping, and cabling originally contemplated have all been 
multiplied three or four times. 

The capital expenditure amounts to £192,693. But of this 
£16,058 was expended in connection with the Glasgow Telephone 
Inquiry of 1897, in promoting and opposing Bills in Parliament, in 
other matters foreign to the construction of the system, and in pro- 
viding working expenses from the date of first operating the 
Exchange in March, 190], until revenue begau to be earned on 
September 1st, 1901. The deduction of this amount (which it is 
intended to write off in from five to seven years) reduces the 
capital expenditure to £176,635. Ata very moderate cumputation 
the 8,787 partially-completed lines must have cost £8 each, or 
£70,296, which, deducted from £176,635, leaves £106,339, which 
divided by 5,479, the number of completed lines actually working 
at May 31st, 1902, gives an average cost per completed line of 
£19 8s. 2d. Theoriginal estimate was £19 1s. per completed line. 
The small difference is accounted for by the adoption of under- 
ground distribution to subecribers' cffices and by the substitution of 
tnierground for overhead work on the junction routes, neither of 
which was osiginally estimated for. 

The revenue statement is for nine mouths only, as no revenue 
was earned before September lst, 1901. The total receipte, 
£28,171 13s. 5d , for the nine months, divided by 5,479, the number 
of working lines, gives an average receipt of £5 2s. 10d. per line. 
The estimated average annual receipt was £5 5s. per annum, but 
when the estimate wa: framed there was no obligation under the 
Post Office license to provide a toll tariff. Subsequently that 
obligation was imposed, and the Corporation met it by making a 
tariff of £3 10s. per annum and 1d. per outward call. The opera- 
tion of this tariff has, of course, beeu to reduce the average receipt, 
as nobody takes the toll tariff unless they can effect & saving on the 
£5 5s. inclusive rate by doing so. 

The working expenses shown in the revenue account are for nine 
months only, and amount, with interest, sinking fund, and terminal 
fees, to £15,356 4з. 1d. To get at the working expenses for one 
year it is necessary to trantfer the amount of the debit item of 
£5,601 3s. 8d. for general expenses. This, added to the £15,156 
4s. 1d, gives a total of £20,957 7s. 9d. Divided by the number of 
working lines, 5,479, this makes the average working cost per line 
£3 16s. 61. per annum, or £1 6s. 4d. less than the average receipt 
for nine months. 

No depreciation has been allowed for, as the system is not yet 
completed, and what work has been done is not yet one year old. 

e statements that have appeared in certain papers as to the 
Corporation intending to scrap the central switchboard are utterly 
without foundation, and have doubtlessly been set in circulation by 


antagonists of municipal telephony. 


We gather from the above tbat the cost per linc 
is £19 8s. 2d., against the original estimate of £19 1s., the 
difference being accounted for by the change from overhead 
to underground distribution. The method of underground 
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distribution adopted must be of an extremely economical 
character, to have exceeded by only 7s. 2d. the cost of over- 
head distribution, so that we think Mr. Bennett might claim 
to have carried. out the work under the original estimate. 
It is, at the same time, worth noting that the precision of 
the 7s, 2d. is arrived at after an estimate of £8 each for 
8,787 partially completed lines, If the estimate should 
happen to be wrong in any way, it would vary the 7s. 2d. 
But this division of the expenditure into completed and 
uncompleted lines is not very informing. The original 
estimate was £121,000 for 5.250 completed lines and 1,200 
partially completed lines: 5,250 completed lines at £19 18. 
would absorb £100,012 10s., and leave £20,987 10s. for the 
partially completed lines, which works out at £17 9s. 9d.— 
only £1 11s. 3d. less than the estimate for the completed 
line, Would it not be wiser to avoid this method of reducing 
the expenditnre to the cost per respective type of line, and 
be content with the statement, that it has been found desir- 
able to undertake construction work for the future in the 
proportion of £70,296 to £176,635 for the present use, 
instead of £20,987 10s. to £121,000 respectively, as origin- 
ally estimated ? The 40 per cent. undertaken is nearer the 
usual experience than the 18 per cent, estimated. 

With regard to the comparative receipts of £5 28. 10d. 
per line against the estimate of £5 5s., we cannot but think 
that the £5 2s. 10d. is too easily arrived at to be entirely 
accurate, The total receipts of £25,171 are subject to a 
deduction of £12,417 18. bd. for payments in advance, 
making the receipts for the period of the accounts £15,708 
188. 7d., or at the rate of £2 178. 6d. per line. Would 
not the receipts per line per annum be found somewhere 
between the £2 178. 6d. and the £5 2s, 10d. ? 


THE MEASUREMENT OF POWER IN 
ALTERNATING CURRENT CIRCUITS. 


By W. G. RHODES, D.Sc., M. I. E. E. 


Tun deduction of the formule for the measurement of power 
in alternating current circuits by the three-voltmeter, three- 
ammeter, and split dynamometer methods has hitherto been 
effected by means of the calculus, the method of procedure 
being in each case the integration of products and squares 
of the instantaneous values of the quantities involved over a 
complete period. 

It will doubtless be of interest to readers of alternating 
current literature to know that these formulie can be deduced 
without having recourse to the calculus, by simple applica- 
tions of vector algebra. | 

The reader will find the elements of vector algebra fully 
explained in the writer’s “ Elementary Treatise on Alter- 
nating Currents,” or in the ELecrrican REVIEW for 
January, 1595. | 

THRER-VOLTMETER METHOD, 


In fig. 1 let А B be an inductive circuit in series with a 
non-inductive resistance h C, 

Let 2, т and 7 be the corresponding root mean square 
values of the potential differences between the terminals of 
A B, b. C and A c respectively. Algo let ri and s, be respec- 
tively the resistance and reactance of A n, 7, the resistance 
of в c, and 7 the root mean square value of the current flow- 
ing іп л с. Then treating currents and p. P. s as vectors, we 


bave— 
7˙1 7 + k $i і — ly (1) 
therefore T 1^ 
rn4ks 
(71 — k 81) vi 
— 4а8 E CLE Ez > 
712 + st я (2) 


The power, Р, given to the circuit A в is the scalar product 
of i aud 2, that is— 


5 2а t 

| nè ＋ 8,2 (3) 
Now, by equation (1), the magnitude of z, is given by 

vy? = (n? + 812) 12. (4) 


Similarly the magnitudes of 7, and v are given by 


7 = 1200. | f (5) 
— ly d 
| | n? = Ui T 72)? ＋ 8175. (6) 
By equations (3) and (4) we get | 

Р == у, 0, (7) 

But 7 — 7˙72 — %% =2 7, 72 77, bf (4), (5) and (6) 
therefore 8 ptatem qui 
272 


which is the usual formula for the three. voltmeter method. 
We may notice en passant thut equation (7) shows that 
the power given to the inductive circuit a ; is the product 
of the ohmic resistance of the circuit and the mean square 
value of the current flowing through it. | 


THREE-AMMETER METHOD, ` 


Let в c (fig. 2) be the inductive circuit, the power given 
to which is to be measured. Let r, and s, be its resistance 
and reactance respectively, and let r be a non-inductive 
resistance in parallel with k c. | | 


А В | C 


MMMM MMe RK Lek Key. 


Fig. 1. 


Fig. 8. 


Let Al, ån Аз be three ammeters arranged as shown, and 
giving simultaneous readings 4, i, 1% and let е be thé 
potential difference between the terminals of B c. 

Then, treating currents and P.D. as vectors, we have 


= Dv pene e DANTES d ИС ) 8 

B т? + 812 ( ) 
The power, Р, given to в с, being the scalar product of 

1, and e, is— T 


eir E x 
r= TP 55 ( ) 
Also . kx (10) 


and by (8) and (10) 


11 c3; cd 


oue 2 
€ 


ee 


Io 


- the equivalent sine curves. 


877 


Vo 


Thus the magnitudes of г, i», is are given by 


1 151 2 8 
ч 9 == — — — ——— „ы maa 9 


1 
uM н. 


li 
— 
* — 
do 


9 
Ca 
7° 
е? 
1 , 
J n + 5 
therefore 11 — 122 — 17 == ? е? гу 
* . Е E 
r nÈ + s’ 
27 
Pape. ne Oy 
" 
that is— 1 „ . : 
po 5 (4? — 4? — 17), (12) 


the usual formula for the three-ammeter method of 
measuring power. 
THE SPLIT DYNAMOMETER METHOD. 


An electro-dynamometer has two coils constructed of wire 
of the same thickness, usually connected in series, so as to 
measure the mean square value of the current flowing 
through them. | 

The two coils can, however, be separated, and two 
independent currents sent through them. The reading is 
then proportiona] to the scalar product of the two currents. 
When used in this way it is called a split, or divided 
coil, dynamometer. 

Let, in fig. 3, вс be the inductive circuit, the power 
given to which is to be measured. Let r be a non-inductive 
resistance; Di а dynamometer or ammeter, and Ds a split 
dynamometer. 

Let i, 4, and 7, be the root mean square values of the 
currents in the main circuit, in the resistance r, and in the 
circuit B с respectively, and let e be the root mean square 
value of the р.р. between в and c; then, treating the 
currents and P.D. as vectors we have | 


" Ф 
71 — d — 125 


therefore 1 1 г — 1 
or e 2 ri ui. 
Therefore the scalar product of e and /, 
= scalar product of r гапа г, 
— scalar product of r гз and i» 
that is, the power, P, given to n o is given by 
P = rf D — rD 

MER = „ (D, — Di) | 
which is the usual formula where D, and p, are the readings 
of the two dynamometers. 

NorE.—Although root mean square values are, strictly 
speaking, scalar quantities, we may without impropriety 
treat them as vectors in making the calculations, since on 
multiplying them by V 2 we obtain the maximum values cf 
This being the case, it is 
convenient to adhere to R. M. S. values throughont, to avoid 
multiplication of symbols. 


CORRESPONDENCE. 


A Scientific Conundrum. 


If the best definition of heat be given in accordance with 
present knowledge, and also that of electricity, is it possible 
to say that the one definition is better than the other ? 


Bunsen. 


[At first sight the foregoing query seemed to be capable 


of easy solution, and we were inclined to satisfy our 


correapondent’s thirst for information privately. On further 
consideration it becomes evident that, though apparently 
trivial, the question really opens up most debateable ground, 
and we prefer to submit it to our readers —Eps. ELEc. REV. ] 


\ 
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The Farthing of the Middle Conductor. 


In answer to the letter of Messrs, Everett, Edgeumbe and 
Co. on the above subject, I shonld like to reinind them that 
the bell keeps on ringing until the switchboard attendant 
changes the pen ; so that it is not quite right to state that 
* in nine cases out of ten the attendant would be sure to 
omit to change the pens.” 

I should also like to ask Messrs, Everett, Edgenmbe and 
Co. what is to prevent a dry pen being released by the magnet 
р, if thev are unable to trust to switchboard attendant * 

A. J. Abraham. 


Partick, August 30/^, 1902. 


— ——— — — ——ũ— аа 


The Earthing Question. 


The article you publish in your issue of 8th ult. sets out 
a broad and important statement regarding our position in 
the electrical wiring industry. You were good enough to 
invite & discussion on the subject, and it is regrettable to 
notice the meagre? response you have received. If | may be 
allowed space for a contribution, I will endeavour to deal 
with the points which constitute the basis controlling the 
introduction of an earth-connected system of supply. 

The question that tirst arises is, What is the objection to 
an earth connection of the network? There are some 
inttances of town service where the objection is warranted ; 
but in the greater bulk of cases the only answer to be given 
is that, if the connection were permanently made, there 
would be no possibility of making a test to earth. This 
raises another question : Why in the greater bulk of cases 
need a test to earth be made? Does it provide against a 
thort circuit? Dees it always indicate one? If it be 
assumed that all leakages between the conductors take place 
through earth, it may; but do they * Does it assist the 
engineer to prevent leakage between the conductors, and 
save money’ It can hardly be said that it does. If, on 
the other hand, he were to effect an earth conncction of one 
of the conductors throughout the network on correct lines, 
he would be on a better road to doing so, besides increasing 
his revenue in the manner described by you. 

The writer a few years ago wrote, embodying the above 
pointe, to nearly all the engineers controlling the supplies of 
current then existing. Most of the answers were bricf-and 
decisive, simply stating that the Board of Trade regulations 
did not permit an earth connection of the network beyond 
the station. Several who gave this answer implied that they 
would willingly make connection if it were not for the 
D. of T. regulations, A few were prepared to connect the 
network to earth unconditionally, notwithstanding the 
regulations. The fear of electrolysis and interference were 
additional objections put forward. As regards these latter, 
there appears reason to believe that, with a correctly instituted 
earth connection on the network only, the disturbances 
would be less, because the current would only have the 
short distance between the conductors to leak through 
instead of unlimited distance as now. 

The greatest objection to instituting a permanent carth 
connection on the network lies in the established conditions 
not being arranged for it, and the consequent cost of 
making the alterations. Not that the alterations are great, 
and in some cases they would probably not be more than the 
earth connections. In others, however, it would be well to 
examine existing installations to see that switches and fures 
are inserted on the non-carthed conductor only, so that the 
earthed conductor is continuous from the lamp to the supply 
station. These conditions should be enforced in the 
interest of the safety of the public, even with a connection at 
the station only. In effecting the earth connection of the 
network instead of the station the points of connection 
should be as numerous as possible, say, at each junction 
box. All other parts cf the carthed main should be 
insulated. The conductors in the houses and mains should 
be as close as possible. If these points were carried out, 
electrolysis and induction or conduction with telephones and 
telegraphs would be reduced to а minimum. 

Although it is 23 years since 1 first advocated this 
subject, there is some gratification in seeing a prospect of 
realisation. I do not believe, however, that this will be possible 


е Why “meagre”? Several articles and numerous letters hav 
been published. —Ev3 Ecc, Rey. ° 
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üuless the Board of Trade takes the initiative and modifies 


its regulations, giving the engineer the option of intro- : 
ducing an earth connection on the network instead of at the 


station, whenever he may elect to do so. 


Mast Sheen, August 30th, 1902. 


Distribution with Uninsulated Neutral. 


As a mains engineer I have read with great interest the 
paper on distribution with uninsulated neutral, which 
appeared in your last issue, and with your permission I would 
like to make a few remarks in connection with some of the 
Suggestions made therein. 

І quite agree with the author as to necessity for fusing 
such a network, but it would appear that with an insulated 
neutral there are two great disadvantages, viz., it is possible 
*o have numerous faults on the mains and on installations 
which would not be sufficiently large to blow the fuses on the 
section, and these may amount to quite a largeloss of current, 
especially es there are no means of ascertaining the size and 
location of these faults from the generating station. 

The second disadvantage is that when a fault does happen 
to be large enough to blow the fuses on the distributors, this 
will cause an interruption of the supply over a certain area. 

The author suggests that“ in the case of a small leak 
which would not entail stoppage of supply, there would be 

lenty of time to locate it.” He does not suggest, however, 
how this might be done, and therein lies the difficulty. 

As regards breaking down a fault, the usual method of 
earthing the other pole could not be resorted to, one could 
only wait until the fault developed and cut itself out by 
blowing the fases. It would appear that with such a system 
one would have to use only concentric or two-core cables, 
with copper sheathing under the lead, using this as a neutral 
both for distributors and feeders, in order that if a fault 
appears it may speedily develop and cut itself out. А fault 
such as might develop on a single-pole system could very 
well last for weeks before it got of sufficient size to blow the 
fuses, and the continuous leakage until this happens could 
certainly not be tolerated. Assuming the fault to be on a 
‘1 cable, the fault would require to be of 150 amps., or on a 
5 cable it would require to be about 750 amperes (using 
the author’s standard size of fuses) before these would blow. 
These figures will give some idea of the out-of-balance 
currents the balancer would have to deal with. 

Further, it appears to me that for house-wiring a con- 
centric system, with the bare outer made the neutral, would 
be the only safe one on such a network. With single wires 
the risks of fire might be even greater than under present 
conditions, as а fault on the particular installation not large 
enough to blow the fuses might develop on one of the outers 
in a single-wire system and cause a fire. 

The author would веет to attach some importance to the 
convenience of the self-locating of faults on the system by 
the antomatic cutting out of the sections, but in these days 
of keen competition with cheap gas and important power 
supply, generally from the same mains as the lighting, one 
would think that the continuity of the supply would be of 
far more importance than the saving of tronble to the mains 
engineer. | 

Further, as to the question of electrolysis and leskage, 
the author suggests using “ а concentric cable, the negative 
being the inner and the lead the uninsulated neutral," the 
cable being laid in troughing in the usual way." 

The suggestion as to using the lead as the ncutral seems 
such an unusual one that one wonders if it is correctly stated. 
"The general rule in this country is to have the neutral half 
the gize of the outers. TE | 

. Would the author suggest that the lead should be made of 
such a section as to have a carrying capacity of half that of 
the outers ? The relative conductivities of lead and copper 
are as 7:2 : 90—#.e., lead has a resistance about 124 times 
greater than copper. 

If the author proposes to reduce the sectional area of the 
neutral—or what is equivalent, using a higher resistance 
conductor—then it appears to me that he would invite this 
very trouble of electrolysis. 

The fact that it is proposed to lay the cable and its lead 
sheathing in bitumen would render the neutral to some extent 


J. D. F. Andrews. 


an insulated one, The lead sheathing would then only be 
earthed at the street boxes. Under such conditions it would 
seem possible for a portion of the current to flow through 
the earth and adjoining pipes, and to leave its mark, perhaps 
not so much on the cable system, as on the pipes them- 
selves, | 

Having already trespassed too much on your valuable 
space, I will conclude, and hope to see this question thoroughly 
discussed by others interested in the subject. 

C. Vernier, 
Newcastle-upon-Tyne, 
Seplember 1st, 1902. 


Municipal Wisdom. 


I hare read with considerable interest and indignation the 
report of the discussion at Wigan re the appointment of 
electrical engineer, and trust that among your readers some 
will come forward prepared with a practical remedy for the 
disgraceful state of things in the electrical world as revealed 
by the discussion in question. It is quite time that all 
engaged in the electrical trade, from central station engi- 
neers down to the humble wireman (to which latter class 
the writer belongs), took immediate action to form some 
practical association for dealing with these and similar 
questions by united action and on practical and business- 
like lines. 

In support of your remarks, I should like to point out 
that the District Council recently appointed as its 
erc lamp trimmer a mason's labourer, and 1 think I am 
right in saying that the hole of its electrical staff have 
had no previous electrical knowledge. The present engineer- 
in-charge was, before his appointment, a mill mechanic. 

I find a similar state of things over the whole of York- 
shire. I recently applied for employment to the firm that 
has obtained the contract for wiring the Bradford Corpora- 
tion Conditioning House, being attracted by the announce- 
ment of the terms of contract, which stated that the firm 
obtaining the contract would be required to show that they 
had paid the minimum trade union rate of wages for three 
months prior to date of contract.” Here, thought I, is a 
chance of a job at fair rates of wages. Judge of my 
astonishment when I was informed that no men were 
required. Thinking this strange, I visited the job in ques- 
tion, and although there was evidently work for at least a 
dozen competent wiremen, as the job had been in progress 
some weeks, I found that the staff consisted of one man and 
an assistant. Upon iuquiry as to the rate of wages, I was told 
that we get what we can, as there was no union in Bradford, 
and rates of wages for wiremen were unknown in the town. 


Francis Smith. 


Leeds, September 1st, 1902. 


— 


Transmission of Electrical Disturbances. 


Mr. de Tunzelmann’s note does not make the matter any 
clearer. I have not been discussing the passing of waves rouud 
obstacles. 
of waves at the edge of obstacles, and electro-magnetic 
waves, being of longer length, are capable of diffraction to a 
greater extent. But that is not the question ; the question 
is, IIow can these waves travel rcund a globe? How are 
they deflected or diffracted in empty space to the extent of 
miles ? Iam not considering an obstacle on the earth, but 
the whole earth; diffraction might easily explain the 
tarning of the waves round the edge of an obstacle to some 
EUR but cannot explain the curving round a smooth 
globe. | | 

I would ask Mr. de Tunzelmann to keep to the question; I 
would be delighted to hear how the diffraction theory applies 
to transmission over the surface of a smooth globe ? 


| | R. Kennedy. 
Leeds, Augus! 29ih, 1902. í 


I feel compelled to reply to Mr. Kennedy's letter in your 
last issue. 1 must вау 1 do not know whether an electric 
wave can pass from pole to pole of the earth. 

In the transmission of apy disturbance by wave motion, the 


I have no difficulty in accepting the diffraction . 
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wave front may be considered to be composed of an infinite 


number of centres of disturbances, | | 
Now, if we suppose the wave to be passed over a curved 
surface, the lower part of the wave will be cnt off, but the 


point of the wave front on the tangent line being a centre 


of disturbance will start waves in all directions, These 
waves will then start new waves, and so on, but as the energy 
in the waves will each time be reduced, the waves will soon 
become too faint to be detected. 

When we are dealing with short waves, as in light, the 
distance that the waves get away from the tangent line (say 
a few wave-lengths) is extremely small, but with long electric 
waves the distance (a few wave-lengths) is very much 
greater. It appears to be an advantage to have the electric 
waves polarised in a vertical plane. 

Of course, as Mr. Marconi has one of his wires earthed, 
it may modify the theory, but I will quote the two following 
extracta, to show that the theory of waves similar to light 
turning corners cannot be calmly thrown on one side. 

Mr. Emtage, M.A., in his “ Advanced Light,” says, on 
page 201, in speaking of the difference of the transmission of 
sound and light :—** The difference between the two cases is 
one not of kind, bat of degree, The cause of the 
difference is to be found in the enormous difference 
in the wave-lengths of the undulations, the sound-waves 
being frequently several feet in length, and the mean length 
for light being about ууу in. | 

Iam aware that the sound waves аге longitudinal, and 
that light waves are transverse, but Mr. Emtage compares 
them. 

Mr. Marconi, in speaking of the transmission of his wire- 
less signals before the I. E. E. in 1899, says:“ J am rather 
doubtful as to the correct explanation that can be given to 
this effect. I think there can be very little doubt as to the 
complete opacity, to electric waves, of a hill three miles 
thick, or, say, several miles of sea water. A solution of this 
difficulty might be given by attributing the results to the 
effect of the diffraction of such long waves as those radiated 
by a conductor 100 ft. long, but in that case it is difficult 
to explain why other forms of Hertzian transmittera and 
receivers, also giving long waves, do not act when such 
obstacles intervene.” Mr, Marconi here goes on speaking 
of other theories, 

It wonld be interesting to hear Mr. Kennedy explain the 
difference between Marconi’s electric waves and Hertzian 
waves, I thought he would have understood what I meant 
when I said the phenomena conld be accounted for by the 
theory of diffraction, and the long wave-length of electric 
waves, but I hope it is now a little clearer, | 

Frederick P. Sexton. 

Hollydale, Hampton Wick. | 

September 1st, 1902. 


With reference to the recent discussion on electrical dis- 
turbances, it seems a pity Mr. R. Kennedy and Mr. Sexton 
should occupy your valuable Bpace theorising upon a matter 
about which they seem to have the crudest notions. To 
compare electrical waves, whatever these may be, with vibra- 
tions of air or ether, is making a gratuitous assumption of a 
similarity which cannot be proved to exist. I know much 
is glibly said about the identity of light and electricity, but 
has this identity been proved? It somewhat startles me to 
see that neither of your correspondents has mentioned the 
polarisation of the electric waves, because this seems to me 
lo be a most important factor in the question of diffraction. 
If this principle is properly grasped, many of the secming 
difficulties disappear. | 

I would advise Mr. Kennedy and even Mr. Sexton to read 

. Marconi's address, delivered about three years ago. 
When they have read and digested this, I think they will 
have a clearer appreciation of the subject. 

Alex. Tod, 


Gillingham, 
August 30th, 1909. 


P 4 


Wireless Telegraphy at Cape Breton. 
In the ELECTRICAL REVIEW for the 29th ult. you repro- 


duce in brief an article from the Scientific American relating 


to the new wireless tel 


Atlantic experimenta, 


879 


egraphy installation that Marconi has 


established at Cape Breton in America with a view to trans- 


Without wishing to detract from the 


merit of the magnificent work of my illustrious young 
fellow-countryman Marconi, for whom I have the greatest 


admiration, work whic 


h many have sought and still seek to 


depreciate, I may be allowed to remark that the antenna 


which Marconi uses 


or proposes to use, 4.6, a сопе or 


pyramid of reversed wires, is the one I used in my experi- 
ments between Brussels, Mechlin and Antwerp, from Decem- 
ber 16th, 1900 to March 23rd, 1901. This antenna and 
the experimenta in question were described in the ELECTRICAL 


Review dated May 24 


th, June 7th and 28th and July 19th, 


1901. Since then the antenna has been adopted by 


M. Ducretet, of Paris 


who, in the article on wireless tele. 


graphy published by him in September, 1901, says that he 
has obtained very satisfactory results with it, 


Hoping that you wil 


ing you in anticipation, 


1 kindly insert this letter, and thank- 
Emile Guarini. 


Brussels, August 81st, 1902. 


— 


Swanscombe Church 
Partially Destroy 


(Kent) Struck by Lightning aud 
ed by Fire, August 14th, 1902. 


A local paper attributed the disaster which befell this 
ancient church, which is built of flint and stone, to the fact 
that the lightning conductor“ failed to perform ita 


function.” I have m 


ade a carefu] examjnation, and the 


accompanying photograph fig. 2) which I have had 
taken, represent the state of the conductor about 1 ft. from 
the ground minus the connector. | | 


The conductor—whi 


ch, like the church, is very old —hag 


its upper part composed of a solid iron rod 1 in. in diameter, 
fixed about 3 in. away from the tower by holdfasts driven into 


the wall A relation of 


mine recently informed me that he 


used to climb up this very rod 50 years ago in search of birds’ 
nests built in the windows of the tower. The lower or earth 
connection is formed of J. in. iron barrel, and was connected 


to the rod by means of 
screwed) over the two, 


a socket which was slipped (not 


D 
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This socket, shown in fig 9, жаз found after the 
catastrophe round the tube, but disconnected from the rod. 
I am informed the churchwardens examined it a fortnight 
before the storm, and nothing amiss was noticed. 

The resistance of the 3-in. tube going to earth I found to 
be 62 ohms. 

Fig. 1 shows the interior of the tower. 

The lightning conductor Was attached to the centre of 
the left side, and tlie marks of the risers and treads on the 
plaster in the corner show where an old wooden staircase to 
the belfry: was fixed. I was told by the man who first 
appeared on the scene, that it was at the lower part of this 
staircase that the fire commenced and burnt upwards, the 
bells being partly broken and partly melted, and the wooden 
steeple afterwards destroyed. 

There are no cracks to indicate the passage of the current 
down the tower inside or out, but in the stone arch above 
the doorway (shown boarded up in fig. 1) there 
are two minute cracks; some of the joints are opened 
slightly, and about 2 ft. from the ground two stones on the 
left-hand side of the doorway and nearest the staircase were 
shifted outwards about ] in. 

This doorway is partly underground, and the entrance is 
protected by a low ‘ron railing terminating ab the arch, and 
this railing is in connection with a similar and continuous 
one running round one side of the churchyard. 

On Saturday last I saw the fragments of the bells dug out 
of the débris at the bottom of the tower, and I carefully 
examined the tiled, floor in order to trace the paseage of the 
current to earth, but there was no hole or crack as might have 
been expected. Sundry paraffin lamps and cans were dug up, 
and there was a strong smell of paraffin in the corner where 


the staircase stood. 


There were no gas the church, and no 


current could have 
In the vestry, which occupied the lower part 


or water pipes in 


down pipes on the tower to which the 
“jumped.” 


Fic. 2. 


of the tower, there were two iron safes, but as these (which 
in the opposite corners 


to which the fire broke out, they do not appear to have had 


showed no effects of lightning) were 


any influence in the conflagration. 


Owing to the near proximity of vaults I was unable to 
and therefore cannot say what 


trace the earth connection, 
direction the 3-in. tube takes. 


There is no doubt that the lightning conductor received the 
charge as is clearly shown by the condition of the socket 
and I attribute its failure to convey 
the whole of the current safely to earth to two causes, viz., 


(which is burst open), 


obstacles, the current divided at the small 
tower (in front of which the rod passed), and was conducted 
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(1) the non-conductibility of the bad joint ; and (2) the com- 
paratively high resistance of the earth connection. 


apparent that, owing to the above 


It is, therefore, 
window in the 


Fic. 3. 


through it by means of the lead, from which it took a direct 
angular course across the tower, through the staircase and 
door, to the iron railing above mentioned, which, no doubt, 
owing to its numerous earth connections and assisted by the 
rain falling at the time, made в much more perfect carth 
than the one originally provided for it. 

Had the rod been properly connected, and the earth con- 
nection of lower resistance, I am of opinion that the rod 
would have performed its proper function and the church 
would not have been destroyed. 

The chancel was the only part of the building 
saved. Damage to the extent of about £3,000 is 
done, and only a small portion of this amount is 
covered by insurance. The church was restored by Sit 
Erasmus Wilson in 1875. 

E. Q. Tillyer, A. M. I. E. E. 


— — 22ͤ;ͥ5é. T——T— . 


English and American Engines for the Glasgow Tramways. 


With reference to the editorial contained in your issue of 
the 29th ult., under the above heading, I may state in regard 
to the letter referred to, it was published through a misunder- 
standing, and I have a letter from Mr Edwin Reynolds, 


engineer of the Allis Co., regretting that the same was 


made the subject of an advertisement without my express 


We do not look upon the upshot of the controversy as by апу. 


We had almost said that we would rather 


given over 
will be to place the American and English makers alike on their 


mettle. 
Further on— 


We need not attempt to predict what these performances may 
be, but upon whichever side the advantage lies, we may be sure it 
will be made good use of in seeking futare contracts. 


The article goes on to say :— | 


We fully agree with an engincering contemporary that the con- 
troversy has been fertile in good results, and it cannot fail to be of 
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value in bringing out ideas and opinions which must bear fruit in 
future cases. 


Further on :— 


We believe that in working out the designs it was desired to 
take the strong points of the English engine and the strong points 
of the American engine and embody them in a single machine. 
Therefore, in preventing English makers from adhering to standard 
practice, they were placed on the same footing as American 


makers. 


And again :— 

We may be excused for repeating that we are of opinion that 
the splitting of the order is probably advantageous to the Glasgow 
Corporation, in that both firms are proposing to build machines 
very much stronger than has been common for traction purposes 
up to this time, but the advantage wil not be confined to 


Glasgow. 

Perhaps you will be good enough to explain to your 
readers what has transpired since the time the above 
article was written to lead you to think that the engine 
features then commended by you art now clumsy, 
and designed under the “now exploded bogey of terrible 
stress,” 

Prof. Barr, an eminent English expert, has found that 
the principles you commended in November, 1899, have 
given entirely satisfactory results. Now you discredit his 
results, your own previous observations, and the business 
generally, in that it appears that the American engines have 
a slight advantage. Further comments seem unnecessary. 


H. F. Parshall. 


Salisbury House, London, E.C. 
September 2nd, 1902. 


[We admire Mr. Parshall's naivefé; the sweet simplicity 
of his explanation of the unauthorised publication of his 
letter, which was evidently of a private and confidential 
nature, is refreshing. We could not have hoped for a more 
admirable demonstration of the high-principled methods 
adopted by an American firm to forward its own interests. 
Evidently Messrs, Allis cannot keep a secret. 

In common fairness and justice, we cannot doubt that 
Mr. Parshall has addressed a similar letter to Messrs. Mus- 
prave & Son, whose engines have “ passed the tests" with, 
in one case (we are told), only 3 the loss in friction shown 
by either of the Allis sets ! 

We await with interest the pending publication of a letter 
of apology by Messrs, Allis in the advertisement columns of 
the American press, according to their custom, or in the 
editorial columns of Engineering. 

As for the quotations from our article of November 10th, 
1809 three years ago—Mr. Parshall is welcome to any 
satisfaction that, he may derive therefrom. 

The article was written in the calm immediately following 
the tumult cansed by the attempt to give the whole of the 
(laggow engine contract to the highest tenderer—a foreign 
firm to boot—and when a not unsatisfactory compromise 
had been negotiated. The first extract was at that time a 
fair expression of our feeling in the matter. 

The second has been fully borne out—witness the first 
paragraph of Mr, Parshall’s letter. 

The third was, and is, true; we believe that no large 
American engines have been sold in open competition in this 
country since that time. 

As for the fourth and fifth extracts, we would ask our 
readers to refer to the context in the original article. They 
will find that we there said that our remarks were “ based 
проп authoritative statements which have recently been made 
to us,” and which, at the time, appeared to be convincing. 
Other articles will be found on pp. 337 and 343 of the same 
volume (August 25th and Sept. 1st, 1899), in which our 
reasons for regarding the designs, issued by Mr. Parshall 
his specifications, as clumsy and over-heavy, were 
Шу set forth. Turning to the  innuendo with 
m Mr. Parshall ends his letter, we would point out 
that our leader was prompted entirely by the grossly 
unfair article which appeared in our contemporary— 
~in which, on the strength of a few incomplete and in- 
accurate data, the American engines were belauded to the 


skies, and the English engines damned with the faintest of 
faint praise. 

So far as Prof. Barr is concerned, if we cannot accept 
the results of his tests on such scanty evidence, it is 
from no personal motive.—Enps, Exec. REv.]. 


Referring to your leading article entitled as above, of 
August 29th, 1902, we beg to call your attention to certain 
mis-statements of fact, which we have no doubt you will 
willingly correct. 

At the time when the Glasgow engine contract was under 
discussion, we were (and still are) the English repre- 
sentatives of the Edward P. Allis engine makers, and the 
writer personally represented the Allis interests at Glasgow 
during the whole time that the subject was under discus- 
sion. The whole matter was at the time very thoroughly 
шы by the press, and all the facts set forth at great 
length. 

We wish to emphatically re-state that the engines 
designed by Mr. Parshall were not standard products of the 
E. P. Allis Company, and differed from anything which they 
had built, or specially desired to build, in practically all 
essential particulars. 

On behalf of the Allis Company we were instructed to do 
everything we could to secure the modification of the design 
to such an extent as to meet the Allis standard practice. 
Mr. Parshall insisted on his own designs being carried out, 
and the credit for the superior performance in Glasgow 
is due to his designs, and not to those of the Allis 


Company. 


We would furthermore state that the reason that the con- 
tract for the two engines was given to the E. P. Allis Com 
pany, was that no other manufacturing concern was prepared 
to guarantee under heavy pen ties, the deliveries which were 
required by the Glasgow Corporation. It is our under- 
standing that time was the essential element of this contract, 
inasmuch as the delivery of the engines within a given time 
at Glasgow was absolutely necessary if the lines were to be 
in operation in time for the Glasgow Exhibition, 

We may possibly be wrong, but we have no doubt what- 
ever but that all the engines would have been placed with 
British manufacturers had they been willing to accept the 
specified dates of delivery at any price. 

As the representatives in this country of the Allis engines, 
we cannot too strongly express our extreme regret at the 
unauthorised use, for advertising purposes, of a letter given 
by Mr. Parshall to the engineer-in-chief of the Allis Com- 
pany, Mr. Reynolds. We knew nothing of this, and can 
only imagine that the advertising department of the Allis- 
Chalmers Company (of which amalgamation the Edward P. 
Allis Company now forms part) is not acquainted with pro- 
fessional etiquette as it is viewed on this side of the 
Atlantic. 

It is extraordinary beyond words that such a liberty 
should have been taken, and there is no possible excuse 


therefor, 
Robert W. Blackwell & Co., Limited, 


R. W. BLACEWELL, Chairman. 
London, Seplember 8rd, 1902. 


P.S.—Inasmuch as the inference might be drawn from 
your article that there have been no purchases of Allis 
engines except through alleged American influence of one 
kind or another, we would like to say that, orders have been 
filled for Allis engines, received from British companies, 
absolutely unconnected with America in any way, and 
employing only British engineers, to the extent of 14,000 kw. 
or more, Moreover, the first of these British orders, to the 
extent of 2,225 KW., was received some little time before any 
Allis order was placed by any concern having any American 


influence whatever. 


[We very willingly insert this letter, and we cordially 
appreciate Messrs, Blackwell’s attitude with reapect to the 
improper publication of the letter to their clients, —Eps. 


ELEC. REv.] i 
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+ One-Wire Wiring. 


In your editorial article in the ELECTRICAL REVIEW of 
August 8th, you remark that “ none of the station engineers 
seemed willing to create an interest in the (earthing) ques- 
tion by pointing ont how greatly the commercial possibilities 
of electricity supply could be enlarged if the consumer were 
allowed to adopt uninsulated, bare or earth-return house 
wiring work." 

I would ask the question, Where does this great com- 
mercial advantage arise? I will also attempt to answer it 
by the following summary of rough estimates, which are 
sufficiently well recognised not to require intimate detail 
prices to support them :—. л 

| 8. 

1. The cheapest and worst class of wiring that can be 
tolerated, cannot be effected with profit to the contractor, 
and safety to tho user, at less than "o — РР 

се point wired, іп а 12-point house, the price to include 
sub-distribution fuse way, say 60 ft. of 1/18 wire, 30 ft. of 
casing or tube, switch, ceiling rose, flexible, holder, shade, 
lamp, and а sharc in main switch and main fuses. 

2. The economy effected on the above by not insulating 
one wire and usigg single-pole fuses is per point ap- 
proximately m sad i M n ais 4 

3. In better class houses — which may be called 
ч Bourgeois houses," with wires insulated with good rubber 
carefully drawn into split tubes or casing, the cost of wiring 
without fittings is 16s. per point, and the fittings in such 
houses average 168. per point. Total... fus ove iss 

4. The economy effected in the above by not insulating 
one wire, using split tubes or casing and using one bare 
copper wire, allowing for saving on smaller size of tube 
is per point approximately ... ai nie . vee 

5. In the “ Bourgeois houses" if the one- wiring 
results in the use of screwed tubes (which are, as Mr. 
Bathurst shows, electrically and mechanically the better 
plan) the cost of wiring will be at a conservative estimate, 

268. per point and with fittings as before 16s., the totalis... 42 0 

6. Іп “ Bourgeois houses if Mavor & Coulson's conamor 
system is used, [lead and armour form the return] the cost 
with fittings on the same scale is eee рая sas bis 

7. In wealthy houses, where everything is done in the 
best way, wiring is effected with two insulated wires in 
screwed barrels or conduit, best wire, switches with hand- 
some fittings by & contractor of repute, under & consultant, 
the cost is about £2 a point for wiring, and anything for 
fittings, but probably not less than £1, say a total ... *. 60 0 

8. In the above case the economy due to using th 
earthed return will be considerable, the same electrical and 
mechanical sundries will be obtained for about ге 

Or something excellent like the M. & C. system, or 
Bathurst's, Andrew's, or other one-wire system, for about... 32 0 


14 0 


2] 


27 0 


46 0 


If anyone will favour me 80 far as to read the above 
table carefully, he will see that the &mall user, whose custom 
is go much wished for by the supply company, and who is 
gupposed to be on the verge of being *' captured ” by one- 
wire wiring and earthed returns, is hardly given any advan- 
tage—a saving of 15s. capital cost on a 12-point house. 

The same remarks apply to the “ Bourgeois Houses.” 

They are glad to save 48. a point on 40 points, but I doubt 
if on an expenditure of £60 the extra capital cost of £8 will 
deter an English bourgeois when he is bent on his personal 
home comfort. 
On the other hand, how is it that Mr. Yorke and Mr. 
Bathurst are so impressed with the economy of the earthed 
return? The answer is given in 7 and 8. The owners 
and masters of country houses, schools, asylums, valuable 
town houses, &c., are generally requiring the best work, and 
paying for it. Personally, they are ignorant, but their 
advisers or contractors, if wide awake, will see that in 
isolated installations. there are no drawbacks, and a straight- 
forward economy which may run into hundreds by the use 
of earthed returns. Unlike a central station, all the above 
cases (except town houses) allow of the mains being dis- 
connected and tested. 

Your correspondent “Unearthed” gives an idea of the 
“great commercial gains” of a supply station from an 
earthed mid-wire at the distributing end. 


| Mervyn O'Gorman. 
Westminster, September 2nd, 1902. „ : 


South Shields Electricity Accounts. 


I would not have allowed my name to appear again in this 
controversy had not your footnote to my letter ia Ше current 
issue of your paper been further misleading. 


In the first instance, I am anxious that you should rot 
make any mistake in imagining for one moment that I am 
at cross purposes with you, nor yet am I groping in the 
dark, for the simple reason everything is absolutely clear and 
straightforward, and, moreover, above board, regarding the 
returns of the South Shields Electricity Department, not 
only to the ratepayers of the borough but also to the Board 
of Trade. 

I was not only referring to the annua! accounts as pub- 
lished in the abstract by this Corporation, but also to the 
annual returns which have been made to the Board of Trade 
on the required forms. | 

I would again inform you that the South Shields Corpora- 
tion, through their accountant, have forwarded a copy of 
every return or other report required by Statute to all 
necessary Government departments, and I am of opinion it 
should not be necessary for me to point out to you that the 
recognised Board of Trade official form does not provide for 
any back reckoning, or, in other words, it is for one year 
only, and no figures are entered thereon for the previous 
year. 

The Local Government Chronicle was speaking of the 
official returns to the Board of Trade, and so am I ; and 
again, for about the third time, I would inform you that 
every return has been made to the proper quarter. 

If you have been unable to procure a statement of the 
accounts for the year 1897—8, that is a matter for which 
this Corporation are in no way responsible; but I think 
you shonld, under the circumstances, exonerate them from 
any shadow which you have chosen to cast by insinuating 
that anything has been kept back. 

It is a matter of surprise to me that your paper should 
have adopted this antagonistic attitude towards the officials 
of a municipality, as you must know they alone are respon- 
sible for all returns sent in. I have always understood your 
paper was, at any rate, prepared to (if not support) give 
them fair play. 

As this is absolutely the last you will hear from meon 
this matter, I desire to point out that the statements made 
in your paper with regard to “ hidden deficits” are 
absolutely false, and would again inform you that there is 
documentary evidence to prove this statement in its entirely. 


J. H. Cawthra, 
Chief Engineer. 
South Shields, Sepfember 1st, 1902. 


[We are reminded of the old problem : when an irresistible 
force acts upon an immovable mass, what is going to hap- 
pen? In this case the result appears to be that we remain 
in statu quo ante, As Mr. Cawthra reiterates his statements, 
and declares thathe will say no more, it would be unseemly 
for us to take advantage of his silence; we trust, however, that 
we shall not be deemed guilty of unfairness if we point out 
that the Board of Trade returns are intended to clearly set 
forth the actual state of the undertaking concerned. Seeing 
that at the time when the report in question was issued a 
loss of some thousands of pounds had been incurred, and 
that the undertaking was indebted to the ratepayers to that 
extent, where was the sense in declaring a profit ? 

In conclusion, we hasten to state that we had no inten- 
tion whatever of attacking the officials of the Corporation— 
apart from the fact that Mr. Cawthra was in no way respon- 
sible for the returns referred to, seeing that they were issu 
before his appointment to his present post. What we object 
to is the system of municipal trading, which, as at present 
carried on, rests upon a false basis, —Enps. ELEC. Rxv.] 


Mechanical Engineers for Electric Generating Stations. 
In spite of 
played by some of the Wigan councillors’ at a recen 


Council meeting, I, for one, am firmly of the opinion that the. 


Council has acted wisely in appointing to the post of chie 
electrical engineer a mechanical engineer with electrical 
knowledge. | | 

If an intelligent engineer with 20 years’ practical expe. 
rience of engine and boiler work, together with four years 
practical and theoretical electrical experience is not 000: 
petent to carry out the duties, I should like to know who is 


the extraordinary lack of intelligence dis. 
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As the chairman of the Electric Light Committee rightly 
remarked, most, if not all, the well-known consulting 
and chief electrical engineers had served an appren- 
ticeship to mechanical engineering," and, to my mind, 
no one should be appointed to the post of chief 
electrical engineer, or even have charge of a shift, 
unless he has done so. Bat what do we find in our central 
stations? We find that the majority of the men holding 
the posts of assistants bave never worked on the construc- 
tion and erection of engines and boilers, The little they 
know (and it is a little, as a rule,) has been obtained when 
there has been a breakdown, or an overbaul of the engines in 
the station in which they are employed. And when a break- 
down does happen they are useless, because they have not 
been trained to use the hammer, chisel, and file; nor do they 
possess that mechanical instinct, which is only obtained after 
spending years in a mechanical engineering works, working, 
or seeing work done. Not 1 in 20 is capable of setting the 
engine’s valves, making steam consumption tests, or taking, 
reading, and working out indicator diagrams. And more, 
Nir, as the electrical generating plant rarely fails (I know 
stations where there has not been an electrical failure for 
five years), they have nothing to do in that direction, or at 
the most, they have to occasionally replace a burnt-oui coil, 
which an ordinary engine-room labourer could easily accom- 


plish. 


Watt! they are no more engineers than are tinkers ! 

Who, then, really runs the station when such men as these 
have charge of the shift? I answer, the engine fitter in а 
small station and the station superintendent in a large 
station. 

In conclusion, I think I am justified in emphasising my 
opinion that, as the greater part of the plant in an electric 
generating station requires the attention of mechanical engi- 
neers, properly-qualified mechanical. engineers—men who 
have served their apprenticeship—should be the only ones 
allowed to have responsible charge. 
| Albert E. Vezey, A. M. I. M. E. 
London, E. C. 


SALES. 


A FEW words on the commercial side of manufacturing 
might be digested at the present moment without fear of 
doing harm. Manufacturers recently had to meet competition 
from foreign firms willing to give us the surplus of their 
Blocks at cost price or less, 

It happened, however, just at that time, thanks to a 
generous demand, that sufficient orders were forthcoming to 
enable home manufacturers to keep а full order-book, although 
allowing the lion’s share of orders given out at that time to 
£o out of the country, largely because of their inability to cope 
with them, This influx of foreign machinery has gradually 
been decreasing, and it is not too much to hope that before 
long the greater part of our home and colonial orders will be 
filled from workshops established in our midst. 

In the place of this competition, however, there has now 
come increased competition among home manufacturers them- 
selves, due to an increase in the manufacturing capacity 
of the country, and a slight falling off in the demand. 
These two factors have resulted in competition among makers 
of electrical machinery, which promises to be more seriously 
felt than the foreign invasion of our shores а year or 
two ago. It requires no prophet, however, to say that the 
form of this competition, which has now been going on 
for some time past, cannot continue indefinitely, for it is 
doubtful whether the prices quoted on many of the con- 
tracts settled during the past six months or so bear a 
sufficient profit to do justice to the shareholders of the com- 
panies concerned. 

The point we wish to bring out is that, whilst on the one 
hand prices will have to advance, to allow a reasonable 
margin of profit to those engaged in what is at the best a 
difficult class of manufacturing, on the other hand many 


And these men call themselves shift engineers. Great 


firms will have to put their house in order, to enable them 
to compete with some of the newcomers. 

To those not thoroughly up-to-date, there would seem 
to be no alternative but to reform, unless it be to retire 
from the manufacturing branch of the business ; by bringing 
about either of these alternatives, the present severe com- 
petition, which one is inclined to deplore, may even do good 
to the industries at large. It is not so much in the actual 
manufacturing, as on the commercial side, that old 
established firms in this country will have to introduce 
due in order to adapt themselves to the requirements of 
the day. 

Certainly, only those shops laid out and run on modern 
lines can hope to manufacture sufficiently cheaply for the 
open market, but this would seem to be appreciated by 
many, as is shown by numerous new works which have 
recently been laid down by old-established firms. The 
commercial side has not received the same attention, and 
whilst trading in the past and on & smaller scale, may not 
have required it, the future certainly calls for it. Assuming 
the quality of manufacture to be as high in one case as in 
another, business will flow to the firms whose commercial 
departments are organised on the best lines for meeting 
the convenience of the purchasing public. | 

There is no gainsaying the fact that many of the 
newer firms that have commenced business in this country 
are paying as much attention to this, in the way of an 
efficient staff for dealing with their sales and their business 
generally, as they are to the actual manufacture of their 
specialities, 

Starting with no name in this country, they have been 
compelled to take energetic steps to get work, and in their 
efforts to do this, they have established effective sales 
departments which promise to be of considerable help to 
them during the days of keen competition. 

It is quite true that in many cases, in addition to taking 
active steps to obtain work, they have added a further 
inducement to their offers in the form of low prices, but 
these will no doubt before long be withdrawn, whilst still 
leaving them in possession of the first named weapon—an 
efficient distributing system. 

A commercial organisation is a somewhat difficult thing 
for an old established firm to overhaul, as in most cases 
it concerns more directly the directors and the principals 
themselves, who are liable to be blind to the changing 
requirements of the day, or to fail to appreciate that 
manufacturing on a larger scale, and competing with larger 
firms, involves methods different from what they have been 
used to in the past. None the less, in many cases it requires 
attention, and the sooner it has it the tetter. 

Any firm engaged in manufacturing machinery on a large 
scale, such, for instance, as dynamos, motors, &c., which are 
daily applied for varying purposes, must of necessity be con- 
tinually advising clients as to the best means to an end. 
The firm that lays itself ont to give this advice, and with 
least trouble to the intending purchaser, naturally has the 
preference over a firm that does not. 

This involves an outside staff of engineers, who are able, 
however, to combine with the above work that of selling 
and that of ensuring that clients, and possible clients, obtain 
the attention which they deserve, and it is only in this way 
that large firms can give any sort of personal attention to 
their business. 

An organisation of this description naturally costa 
money, bat if kept within limits, purchasers can reasonably 
be expected to pay for it in return for the benefits they 
derive. - 

If every firm dispensed with ita outside staff and sent no 
engineers away from the works for giving advice, and by 
doing so dropped its prices 5 per cent., the purchasers 
would find this redaction in first costa very poor saving, and 
would in all probability incur greater expense in obtaining the 
information, &c., they required, in other ways, or elke in 
purchasing machinery not best adapted for the work, which 
represents cost in another direction. It is, therefore, safe 
to say than an outlay for selling such as five per cent. on 
the turnover is warranted by the requirements of the in- 
dustry, and the only questions manufacturers have to solve 


relate to details. 
There is no reason why Americans ard Germans should 


884 


THE ELECTRICAL REVIEW. (vol. 51. No. 1,293, Вартимвав 5, 190 


Sa ( 


know how to sell their manufactures better than we do. 
The last few years would seem to point, however, towards 
greater energy and enterprise on their part, and it is a 
question whether they cannot teach us more in this branch 
of the engineering business than they can in any other. 
"They look upon selling as part of their business and. culti- 
vate it; we are inclined at present scarcely to recognise it 
as a necessity. 

The immediate future ceems likely to call for more atten- 
tion to this branch of the business, and without it the most 
perfect machinery will with difficulty find a ready sale on 


the open market, in anything but small quantities. 


Ee .. 


OVERHEAD ELECTRIC EQUIPMENT FOR 
ROAD VEHICLES. 


OvgRHGEAD trolley tramways have proved a financial success 
in towns, and districts in the neighbourhood of towns, where the 
passenger traffic is heavy, but their first cost has hitherto 
made it difficult to extend this form of electric traction 
into country districts where a cheap and rapid system of 
conveying goods and passengers would be of the greatest benefit 
to agriculture and other rural industries. 

A system of electric traction was recently worked out in 
Germany by Max Schiedam, of Dresden, in conjunction with 
Messrs, Siemens & Halske, is the application of the overhead 
system to road vehicles for passenger or goods traffic. The rails 
which form so large an item in the cost of electric iramways are 
completely dispensed with. As there are no rails to take the 
return current, an additional overhead wire is used for this purpose. 
But this is not really an extra item of cost as compared with the 
eingle overhead wire of the electric tramway, because the two wires 
are used by vehicles running in both directions, except when they 
are passing cach other. The idea is not altogether 
new, for our readers will remember that Mr. J. G. W. 
Aldridge's B.A. papera couple of years ago described a French вув- 
tem in detail. 

Experiments on railless overhead traction were first made by 
Messrs. Siemens & Halske in 1892. An experimental installation 
was fitted up on a road in the neighbourhood of Berlin. An eight- 
wheel trolley ran on the two overhead wires, and supplied current 
by flexible wires to a motor mounted under the driver's scat of в 
wagonette. 

After that trial trip the matter was dropped by Siemens and 
Halske, owing to the demands made on the activity of the firm by 
the immense development of electric tramway construction which 
took place about that date. 

The great improvements in the details of the overhead system 
that have been made since Siemens & Halske's first experiment in 
1902, bave been utilised in the installation of a service of overhead 
electric omnibuses in the Bielathal, in Saxon Switzerland. The 
length of the line now working is 2:8 km., and an extension to 
9 km. is in contemplation. For most of the way the roads are good, 
though in passing through some of the villages cobble stone pave- 
ments have to be traversed, afeat which the electric bus performs 
without hesitation. The average speed of the vehicle is between 
7 and 8 miles an hour. 

No alteration whatever is made in the roadway. The trolley 
wires are supported in the usual way by brackets or by cross wires. 
One of the trolley wires supplies the current to the motor, and the 
other takes it back to the generating station. 

On the ends of two light steel tubes pressed up by springs are 
slits supplied with lubricant, which are pressed againet the trolley 
wires and make connection with the motor. The tubular rcds are 
mounted on the top of the vehicle so as to turn round easily in 
either direction. The vehicle can deviate without difliculty 3 metres 
to either side of the trolley line, and this is sufficient to enable it 
to pass other vehicles which it may meet on the rond. This is one 
great advantage which the railless bus possesses over the tramcar. 
The trolley wires are carried 6 metres above the roadway, and co 
not at all interfere with the traffic. 

The vehicle itself is similar to the ordinary electric bus with 
accumulators, except that it is lighter, as it is free from the great 
additional load caused by the weight of the batteries. The wear 
and tear of the vehicle is for the same reason much Jess. 

Electric locomotives specially constructed for goods traffic are to 
be placed soon on the Bielathal line; these are chiefly intended 
to carry goods between the railway station and paper and saw mills 
in the district. 

Tbis railless electric cervice may perhaps play an important 
part in developing districts where heavy railways would 
not pay. 


Caerphilly,—The D.C. has decided to write to three 
electrical engineers for terms for reporting to the Council on the 
advisability of supplying the district with electric light, and for 
applying fora prov, order. 


THE TRADE UNION CONGRESS. 


POSTAL AND TELEGBAPH GRIEVANCES. 


London, September 3rd. 


Tue thirty-fifth annual Trade Union Congress opened on Monday 
last, September Ist, at noon in the Holborn Town Hall. The Con. 
gress was an exceptionally large one, nearly 500 delegates being 
present. Among the larger bodies represented were the Miners’ 
Federation with 330,000 members, the Amalgamated Society of 
Railway Servants with 55,000, the Boilermakers with 49,000, the 
Boot and Shoe Operatives with 23,000, the Bricklayers with 39,000, 
and the Postal Employós, representing a total membership of 
36,563 members. Four postal organisations are included in the 
total, their names and numbers beirg as follows: — Postmen s. 
Federation, 25,172 members, represented by Messrs. G. H. Stuart 
(Clifton, Bristol) and F. W. Caple (of London); the Postal Tele 
graph Olerks’ Association, numbering 5,290, represented by Messrs. 
C. H. Garland, of London, and E. J. Burt, of Bristol; the United 
Kingdom Postal Clerks' Association (Provincial Sorters), numbering 
3,101, represented by Mr. G. A. Landsbery, of Manchester; and the 
Fawcett Asscciation, numbering 3,000, represented by Messrs. W. E. 
Clery and W. B. Cheesman, both of London. The total number of 
members represented by the Congress was about 1,400,000. 

The postal and telegraph vote in the Congress has been gradually 
increasing for the past four years, and from the 3 votes cast by the 
Fawcett Association in Belfast in 1893, it has grown to the 39 which 
are cast to-day. Their position is thus a strong and useful one, and 
their grievances claim special attention both from the Congress and 
the Parliamentary Committee. | 

The report of tbe Parliamentary Committee brought up the 
postal questions. The following references occurred in the report, 
of which the discussion was commenced on Tuesday, September 
ord : — 

POSTAL АххоСтАТІОХВ, 

In the month of December & deputation from the Associations of the po: tal 
service, consisting of Messrs. Clery, Cheesman, Raby, Garland and Rowbo tam 
waited upon the Committee in order to submit two important questions affect- 
irg their members, namely, the inclusion of postal employés under the „Work: 
men's Compensation Act,“ and also the question of espionage in the postal 
service. After the deputation withdrew, the Cominittee decided that on the 
question of compensation they wou'd render all the assistance possib'e when: 
ever opportunity arose, and on the second question they instructed che 
secretary to address a communication to the Postmaster-General on the subject, 
which was done by letter on December 19th. f TP 

A deputation from the Postmen's Federat'on waited on the Committee in 
regard to the question of“ Annual Leave," and asked for the азе tance of the 
Committee in bringing the matter before the Postmaster-General. A letter 
was written to the Postmaster-General on December 19tb, which his Lordship 
simply acknowledged. The Committee, after bearing & statement of the 
grievances, promised to render them whatever assistance they could, which 
was dore; in the early part of May, the chairinan and vice-chairman of the 
Parliamentary Committee saw Mr. Keir Hardie, M.P., and Mr. Bell, M.P., at 
ihe House of Commons, and they promised to raise the question in the House 
at the earliest opportunity. 


When this stage was reached, 

Mr. C. H. Garland moved the following addition : To insert after 
the words "His Lordship simply acknowledged" the following 
words: ‘The Committee regard the persistent refusal of the Post- 
master-General to receive reprerentations from them on behalf of 
affiliated organisations as a slight on their representative capacity 
and a refusal of the right of combination to postal employés.” In 
support of the addition Mr. Garland said he bad drawn the atten- 
tion of the Swansea Congress to tke fact that communications from 
the Parliamentary Committee were ignored by Lord Londonderry, 
and had asked that a plain statement of this fact should be inserted 
in the report. This year some reference was made to the matter, 
and a record made of other instances of the same kind. Looking 
through the report he saw that the Committee had been received 
in their representative capacity by tke President of the Board of 
Trade and the Home Secretary, they bad been in communication 
with the Premier, and appeared to bave been on quite friendly 
terms with Mr. Secretary Chamberlain of the Colonial Office. Yet the 
Postmaster-General alone had ignored them. If the Congress wished 
to be taken seriously, it must insist that the representations of its 
executive should be received by the Minister who presided at Bf. 
Martin's-le-Grand, or expre:s in an emphatic and public manner its 
indignation at the refusal. 

Mr. Cheesman formally seconded. 

The chairman, Mr. W, C. Steadman, said the Parliamentary Com- 
mittee was prepared to accept the addition. He did not suppose 
the new Postmaster-General would depart from the position of his 
predecessors, but, at least, the Trades Unionists could express their 
opinion of this attitude. 

The addition was then adopted by Congress. 

There are several resolutions on postal and telegraphic matters, 
which will probably be reached on Thursday morning. 


Gar ————..:...'. 


BUSINESS NOTES. 


Dry Seats—Mr. Hu. Crichton has just received а 
further repeat order—through Messrs. Hurst, Nelcon & Co.—for 
"New London" dry seats for the Ayr Corporation. These seats 
are to be of the latest improved type, with angle iron leg 
standards, and to be fitted with the new rain hood, which p€- 
сае rain drippings and drifting rain from reaching the eitt ug 
surface. 
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Electrical Wares Exported. 


WERK RNDING SEPT. 3RD, 1901. WEEK gnping Вирт. 2ND, 1902, 


Adelaide .. Value £183 Alexandria. Teleph. appar. Value £118 
Amsterdam. e ee oe ee 50 Amsterdam.. ee ee on 88 
Barcelona TE ee 40 | Antwerp... a T" .. 813 
Bombay E ax A xo 83 Bombay Teleg. wire. . . 220 
Buenos Ayre s T В oe 51 Buenos Ayres... T oe 46 
и Teleg. mat. 386 » Teleph. mat. .. 889 
Caloutta oe 25 .. 481 Calcutta oe oe . 30 
Саре Toon. . 199 | Demerara .. .. .. 40 
Channel Islands. Teleg. mat. 207 Dur ee ei oe eo 61 
Chinde ee - ix as 12 . 5s Teleg. mat. oo .. 1,152 
Christiania, Teleg. wire Se 72 ' East London as ee өө 50 
Colombo 46 , Gibraltar Toleg. instra, .. 182 
Copenhagen. Teleg. wire .. 150 Hong Kong p Ra x 16 
Durban Е s ds .. 818 Jersey and Guernsey .. ve 50 
„ Teleph. mat. 322 Madras T x .. 16 
Fremantle .. .. 128 Melbourne. s vx — 66 
Teleg. wire.. . 193 


Teleg. mat... —.. &1l4 3 
sè T xs 79 Nagasaki T sie ,. 212 


Gothenburg m 
B01 New York .. $i A^ ee 130 


Hamburg vs a 88 
КЕ Teleg. mat. ra 60 , Singapore .. T ae . 64 
Hong Kong .. ae ee . 39 Stockholm Teleph. cable .. 802 
Lisbon. Teleg.mat. .. .. 48 | Bydney oe T oe eo 57 
Melbourne .. vs ed ‚ (117 
» Telephones .. - 56 
North Sea. Teleg. cable .. 18,000 
Penang T m si РЕ 18 
erth ee se ee ee oe 50 
97 Teleg. cable ee 263,000 | 
»  Teleg. mat. 2 oe 4,921 
Port Elizabeth. "eleg. mat. 75 | 
Bt. Petersburg а we .. 100 | 
Banta Cruz ee ве ee ee 27 t 
Santos ee es oo ee 535 | 
Shanghai... M T xà 21 
Stockholm. Teleg. wire. 128 | 
Sydney "m us . 1,268 
Wellington .. es oe . 880 
Yokohama .. - é ee 4,862 
Total £304,221 Total ey 423, 608 


Foreign Goods Transhipped. 


Ducban. Flec. mits. . . Value 4191 
š Elec. lamps. "m 58 
Paris. Elec. mat. 24 su 93 


— 


Total 4340 


— 


Annual Outing.—On Saturday last a large number of 
the staff and employés of the Sir Hiram Maxim Electrical and 
Engineering Company, Limited, journeyed to Margate bv special 
train. Arriving at Margate, they were welcomed by Sir Hiram and 
Lady Maxim. Later on, the whole of the company aat down to an 
excellent spread in the large room of the Arcadian Hotel, Sir Hiram 
Maxim occupying the chair, supported by Mr. A. W. Hill, works 
manager, and the members of the staff. Mr. Hill rose and proposed 
success to the company, and Sir Hiram, in reply, expressed his 
pleasure at being present. He added that they, with othera, were 
feeling the unfair foreign competition, and it would need the united 
efforts of all branches of the company to work together with a 
view to keeping all costs as low as possible. If they did this, they 
had little to fear. Their business was growing larger every day, 
and he felt confident that the number of employés would be at 
least three times аз many next year, when he hoped to preside 


again. 


Catalogues, &c.— The Crayton ANp Lampert MANU- 
FACTURING Company, of Detroit, Mich., has sent us а copy of its 
B catalogue of gasoline fire pots and torches for plumbers, elec- 
tricians, &c. 

Messrs. ВЕннАМ & Евоор, Ілмітер, of Chandos Street, W.C., 
have issued a very neat catalogue of electric light fittings. Nearly 
all of the designs are original, and the firm's exclusive copyright. 
One portion of the book is devoted to church fittings, this being a 
special branch of the firm's business. A glance through this list 
impreases one with the pleasing character of the design of the 
pendants, electroliers, pillars, lanterns, and other fittings. Contrac- 
tors and others who are in want of high-class fittings for domestic 
or public buildings, would do well to consult this collection of 


of electric bells and accessories, has 


A new catalogue (48 pp.), It 


been published by MzssRs. BAXENDALE & Co., of Manchester. 
is very fully illustrated, and prices are given. 

Messrs. FLATHER & Co., of Leeds, have issued several small trade 
cards of their enclosed continuous current motors and ‘multipolar 
dynamos (1 to 40 Kw.) 

“ Electric Light in Private Houses,” is the title of a booklet 
which Messas. R. J. NicHorsoN & Co., of 45, Hanging Ditch, Man- 
chester, are circulating in localities where electric light is being 
introduoed. It gives some general hints to the public as to how 
best to proceed in the matter of fitting up their premises. 

Some illustrated lists have come to hand from Меѕзвз. HAYWARD 
Baos & Eckstein, Limıren, of Union Street, Borough, B.E., from 
which we learn that tbey have put down a special plant for the 
manufacture of wrought-steel collapsible gates, steel partition doors, 
self-acting ventilators, &c. Опе of the lists describes Hayward's 
new patent lights for electrical switchboard platforms, as used at 
Glasgow electricity works. This patent system forms а perfectly 
insulated platform. Іа these lights the iron frame is kept entirely 
below the surface of the glasses, and the lense3 are get as closely 
together as is practically possible; the narrow spaces or jointe 
between them are run in with a specially prepared composition, 
which is a non-conductor of electricity, thus forming ən entirely 


insulated surface. The cast-iron frames are made sufficiently strong 
to stand any strain likely to be put on them, and have cross-bars at 
f frames is kept. Iron 


6-in. centres. A large variety of sizes о 


covers for road boxes, also spiral stairca:es and doors for central 
stations are supplied by this firm, and are shown in the lists now 


before us. 


Fire Exhibition.—The arrangements for the Inter- 
national Fire Exhibition at Earl's Court next year are progressing 
rapidly, the British Fire Prevention Committee’s scheme having 
met with the greatest encouragement on all sides, particularly in 
Government, scientific and engineering circles. The Duke of Marl- 
borough, K G., as president of the National Fire Brigades Union, will 
act as vice-president of the Advisory Council, and Mr. Edwin O. 
Sachs, as chairman of the British Fire Prevention Committee, will 
act as chairman of the executive. Mr. Marsland, hon. secretary of 
the Society of Architects, will perform the duties of hon. secretary 
of the Exhibition. Among those who have consented to act on the 
Advisory Council the majority of whom have expressed their 
intention of taking an active part in the work, are the President of 
the Royal Society, Sir William Huggins, O.M., the Presidents of 
the Institution of Mechanical Engineers, the Institution of Elec- 
trical Engineers, the Chemical Society and the Institate of 
Chemistry, also Sir Douglas Fox, Past-Presideat of the Insti- 
tation of Civil Engineers, Prof. Aitchison, Past-President of the 
Royal Institute of British Architects and the President of the 
Royal Navy League. Among Government oflicials we notice the 
names of Dr. Thorpe, F.R.S., Principal of the Government Labora- 
tories; Dr. Whitelegge, С.В, Chief Inspector of Factories; Mr. 
Gavey, Engineer-in-Chief of the G.P.O., and Sir. W. Preece, 
K.C.B., Consulting Engineer of the same department. We under- 
stand that a large number of important firms in the States will be 
exhibiting. 

Belliss Engines.—The firm of Messrs. Belliss and 
Morcom, Limited, of Ledsam Street Works, Birmingham, have 
recently secured the following among other contracts: — One 400- 
H.P. engine coupled direct to British Westinghouse dynamo, for 
Farnworth ; one 200-н.р. engine coupled to a Dick-Kerr generator, 
for Epsom; four 145-нр. engines coupled direct to British 
Westinghouse generators, at Stretford ; aud two 300-н P. triple- 
expansion engines for coupling to Crompton's dynamos, at Bloem- 
fontein, Orange River Colony. We are pleased to report excellent 
prcgress by this enterprising firm of English engine builders. 


New Books.—The series of articles on “Ignition 
Devices for Automobiles,” by S. R. Bottone, which have been 
running through the pages of the English Mechanic, will shortly 
be published in book-form by Mr. Guilbert Pitman, with the 
addition of an introductory chapter treating specially of structural 
details, choice and management of the motor car. Mr. Pitman 
will also immediately publish, in one volume, the ‘Amateur 
Electrician’s Workshop,” recently contributed serially to the )’oung 
Engincer by the same author. | 


Dissolutions, &e,— First meetings of creditors and con- 
tributories of the Electric Lamp Regenerating Company are to be 


held at Carey Street, W.C., on September 19th. 
The European Weston Electrical Instrument Company, of Berlin, 


have appointed Mr. Paul A. Meyer as liquidator. 


Mr. Justica Swinfen Eady, on 27th ult., bad before him a motion 


by the Halifax Bank for the appoiutment of a receiver and manager 
of the British Power, Traction and Lighting Company, Limited. 
Mr. Bramwell Davis, K C., said there was a debenture holder's 
action, and, as it appeared that there was great danger to the assets, 


the bank applied for the appointment of а receiver and manager. 


It asked that Mr. Watkin, an accountant, be appointed. The case 
was one of great urgency. Mr. Kenyon Parker, who represented 
the debenture holders, assented to the application. His Lordship 
made the order asked for, and give leave to apply in Chambers for 
power to discharge accruing liabilities, such as wages, &-., necessary 
to carry on the company's business. 

The Mangano Electric Process, Limited, is winding up, with Mr. 
H. C. Emery, of 15, George Street, E.C., as liquidator. 

The Metropolitan District Electric Traction Company is windiug 
up voluntarily, with Mr. W. E. Mandelick, of Hamilton House, 
E.C., as liquidator. Creditors should send in particulars of debts, 
&c, by September 30th. 

A meeting of the Coley Electric Works, Limited, will be held at 
4, King Street, E.C., on September 30th, to hear an account of the 


liquidation from Mr. L. W. Oakley. 


For Sale.—Messra. P. Huddleston and Co. will, on 
Wednesday, September 10th, offer for sale by auction the plant, 
tools and stock, &2., of an electrical engineer (in re iiqaidation of 
Harry South & Co, Limite i). Sze our advertisement pages for 


details. 


Inkless Printing by Electricity. —At the Carey Street 
ой сез of the Board of Trade on Monday, meetings of creditors and 
shareholders were held under the liquidation of the Sensitised 
Paper Manufacturing Syndicate, Limited. Mr. H. M. Winearls, 
Assistant Official Receiver, reported that the company was formed 
in June, 1900, for the purpose of acquiring from the Electrical 
Inkless Printing Syndicate the exclusive license for England and 
Wales to use the invention of Mr. W. F. Friese-Greene for the 
manufacture of & sensitised paper, by which printing could be done 
without ink on the application of an electric current. The con- 
sideration was fixed at £8,000 in cash, and £60,000 in fully - paid 
shares, A further agreement, providing for the use of the Bram- 
shott Paper Mills, was entered into with Mr. F. L. Sanderson, the 
consideration being fixed at £2,000. The company never com- 
menced business, and the agreements mentioned were never carried 
out, No steps were taken to obtain working capital for the com 


— ——————————— — — 
386 | "THE ELECTRICAL REVIEW. [Vol 51. No. 1,293, BxPrzezR 5, 1902. 


pany, and beyond the purchase of machinery, nothing was done 
towards the manufacture of paper. Mr. A. J. Sanderson, a director 
of the company, stated that the patent was valueless, but Mr. 
Friese-Greene, the inventor, denied this. The statement of affairs 
showed lfabilites £916, and the only asset returned was unpaid 
calls £607, but the value of this was very doubtful. In the course 
of a discussion, Mr. Eastwood, a former director of the company, 
supported Mr. Friese-Greene's view that the patent was of great 
commercial value, and said that negotiations were now on foot for 
its sale at a large price. Mr. Friese-Greene said that certain 
Germans desired to use the process for wall papers and linen. In 
the course of a lecture delivered by Mr. C. R. Darling at the Royal 

Artillery Institution, it was stated that the cost of the paper could 
be reduced down to 1d. per pound. The meetings were eventually 
adjourned in consequence of the absence of a quorum, it being 
intimated that in all probability the matter would remain in the 
hands of the Official Receiver as liquidator. 


* Paragon" Motors.—A motor which is dignified by 
the name of Paragon,” ought to be something out of the common; 
but after carefully examining a small example of this type, we are 
not disposed to cavil at the title. The design is certainly very 
ingenious, and has been worked out with minute attention to 
detail. The following figure gives an idea of the appearance of a 
bipolar motor of this kind, which is made in 18 standard sizes from 
z5 to 14-н.р., and in three series adapted for specific conditions. 
The motors are rated at a load equal to the average load which they 
will carry—the only stipulation being that the maximum load shall 
not exceed 100 per cent. over the rated value, lest the commutator 
should be injured. The brushes are fixed, and the armature can run 
in either direction. The speed can be varied over a wide range by 
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altering the field strength, without sparking, and the temperatur® 
rise has been kept to a low figure; the efficiency of the |; HP. 
motor is stated to be over 60 per cent. in the neighbourhood of full 
load, while that of the 1-H P. motor rises from 80 per cent. at { load 
to 84 per cent. from 1:2 to 1:6 times the normal load. The motors 
are very easily taken apart, and caa be fixed in any position on the 
floor, wall or ceiling. They are quite ironclad, and the armatures 
are of the slotted drum type. Similar motors of the multipolar 
type are made from 1 to 10-н.р., with laminated pole pieces; the 
foregoing remarks apply in the main to these also, but of course the 
efliciency is higher. The machines are being put on the market by 
the Walsall Electrical Co., Ltd., of 115-7, Cannon Street, E.C. 


Lift Amalgamation.—We are informed officially that 
a consolidation of the two companies, R. Waygood & Co., Limited, 
and the Otis Elevator Company, Limited, has been effected, and 
the joint business will in fature be carried on under the title of 
" Waygood & Otis, Limited." The name of Waygood has been 
associated with the highest quality of hydraulic lift and hoist work 
for the last half century, wbile to the Otis Company attaches the 
credit of having introduced and popularised the electric lift in 
Great Britain. It is no exaggeration to say that the major portion 
of lift business in this country has been carried out by these two 
firms. The consideration which appears to have determined the 
directors and shareholders of both companies in favour of fusion 
of the two businesses is that each party is able to supplement the 
other in important respecte, the Waygood Company possessing 
excellent manufacturing facilities, while the Otis Company 
controls for the British Empire and Europe the patents and 
designs of the Otis Elevator Company, of U.SA. The British 
and American Otis Companies are quite distinct organisations, 
possessing only the name in common; but the British Company is 
not only the proprietor of the American Company’s patents in its 
territories, but has the immense resources of the latter at its back. 
The new company, Waygood & Otis, Limited, will thus become 
possessed of the patents, designs, and experience of the Otis Com- 
pany, U.S.A, in addition to the manufacturing facilities of R. Way- 
good & Co., and be enabled to undertake the construction and 
installation of lifts, cranes, and hoisting machinery on lines of 


approved standardised designs, ensuring uniform quality, and free- 
dom from experimental features; while the increased quantitative 


‚ production following upon the joint requirements of the two busi- 


nesses and future developments must lead to reduced cost of manu- 
facture, and of selling price to the public. The fusion is that of 
two successful concerns returning steady dividends to their share- 
holders, ‘and has for ite object the creation of an organisation 
capable of effectively dealing with the increasing demands of, and 
the heavier engineering problems before, the lift industry. Way- 
good & Otis, Limited, will continue the manufacture of lifts and 
hoisting machinery in London, as heretofore carried on by Waygood 
and Co. at their works in Southwark; but the new company will 
have the additional benefit of the American Company’s designs and 
workshop experience to assist it in maintaining its factory and 
products at the highest level as to quality and cost of production. 
It would thus appear that in the lift industry, at any rate, the future 
of British-made goods is assured. Mr. H. C. Walker, chairman 
and managing director of R. Waygood & Co., will bs chairman, and 
together with Mr. R. Percy Sellon, M.I.E.E., managiog director of 


the Otis Elevator Company, Limited, will act as joint managing 


director of Waygooi & Otis, Limited. 


Books Received.— La Telégraphie sans fil, son état 
actuel et ses chances d'avenir. D’après les essais transatlantiques 
de Marconi.” Berne: Polytechnique d’Edition et de Pablicité, 
1902. 1 fr. 

“Coal Cutting by Machinery in America,” by A. S. E. Acker- 
mann. London: The Colliery Guardian Company, Limited, 1902. 
128. net. 


What the British Consuls Say.— Central Africa.— 
The telegraph line to Chiromo (Central Africa), Acting Vice-Consul 
Arthur Frei reports, is now completed, and by that meaus Quili- 
mane is in communication with Europe. The line, he states, is 


better constructed than is usual. in the province, and the poles are 


of iron. 

Netherlands.—The revenue from the Netherlands Telegraph Ser- 
vice for the years 1901— 1902 was estimated at £187,375 for 1901 
and £207,250 for 1902, or an estimated increase of £19,875. The 
actual result for the year 1901 was £193,387 as compared with 
£177,177 for the previous year. 

Chile.—Neither gas nor electric light exist in the town of Tal- 
cahuano (Chile) with the exception that the Government Docks and 
the buildings pertaining thereto, as well as most of the employés 
houses in that district, are lit up by their own electric light plant. 
The town itself, including municipal requirements for lighting 
streets, the railway station and all private houses, do not enjoy that 
advantage, a fact which Vice-Consul A. E. Steel thinks is very 
astonishing, and he is strongly of opinion that there is an opening 
at Talcahuano for British enterprise. The population of the town is 
estimated at about 18,000. The town of Traiguen (Chili), Vice- 
Consul F. Anderton reports, is now lighted with electric light, the 


, dynamos being of German manufacture. There is also a private 


electric railway which conveys flour, &c., from a recently estab- 
lished flour mill to the Government railway; the dynamo and 
locomotive are of German make. ` 

Malta.—According to the annual report of the Governor, Bir F. W. 
Grenfell, the inland telegraph system of Malta is the property of the 
military authorities, while the foreign cables belong entirely to the 
Eastern Telegraph Company. Proposals have been made to connect 
Malta with Sicily by wireless telegraphy. The mileage of the 
telephone system of Malta is 4394. The Governor's palaces, all 
Governmental Departments, charitable institutions and police 
stations are connected by a telephone service conducted by private 


enterprise. The Railway Department has a separate line connect- 


ing all the stations, and the island of Gozo can be communicated 
with from the Auberge de Castille through the military telephone 
and signal system. The electric lighting of Malta is carried on by 
the Government asa municipal concern. The returns for the last 
five yeara, according to the annual report of the Governor, were as 
follows :—1897, £9,122 ; 1898, £11,236 ; 1899, £12,960 ; 1900, £13,312; 
1901, £15,024. The increase last year is attributed to new business, 
and to the raisiog of the price of the unit. 

Gibraltar.—The Electric Light Department of Gibraltar during 
1901, Governor Bir G. 8. White reports, had a capital expendi- 
ture of £4,738, which included an increase under Personal Emola- 
ments" of £374 ; under Other charges” of £407, and on fuel and 
water for the year, an excess of £854 on the previous year. 

Sicily.—The use of electric machinery in the sulphur mines of 
Sicily, Vice-Consul Elford (Catania) reporte, is increasing. At 
Trabonella Mine, which is about the largest in the island, the pro- 
prietors have erected four 120-н.р. gas cagines of German manu- 
facture, with the relative Dowson gas plant, using aathracite coal; 
four dynamos of 110 нр, which produce the necessary power for 
electric winding, electric haulage on the surface, electric pumps of 


20 н.р. each, electric lighting on surface and underground, and for 


& 25-H P. flour and maccaroni mill, which supplies the workpeople 
with food. Vice-Consul Elford (Catania) remarks:—'' In my repoit 
for 1899 I referred to a contract which had been given to the 
Helios Company for laying down electric tramways in this city and 
Suburbs. The company was involved in the financial crisis which 
prevailed last year in Germany, and, after laying down about three 
miles of line, has been obliged to suspend operations, and is now 
trying to find other financiers, so as not to lose the caution money 
(some £20,000) now in the hands of the Catania Municipality.” 

Philippine Islands.—An electric light plant is in course of con- 
struction for lighting the town of Iloilo. The great difficulty here, 
Vice-Consul Jones states, is the means of communication, the roads 
being bad, and in the rainy season almost impassable, f 


(Continued on page 391.) 
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THE NEW ELECTRICITY WORKS OF THE 
CORPORATION OF SUNDERLAND. 


THE site of the pioneer station at Dunning Street having 
been fully occupied, the Corporation of Sunderland last year 
acquired a new site in Hylton Road, three acres in extent, upon 
which a station for 20,000 H.P. will ultimately be erected. 
The site is peculiarly suitable in the way of levels for the 
easy delivery of coal from the colliery, with which the Cor- 
poration has made an agreement for the supply of coal on 
advantageous terms. The ground has the advantage of 
good foundations, consisting of stiff boulder clay overlying 


"PES 
"ud 
TE ELM 


63 ft.; battery room, 71 ft. x 21 ft.; fitciug shop, 
joiners' shop, spare gear room, mess room, lavatories, &c. 
This portion of the building is designed to hold 5,000 H.P. 
The chimney is 120 ft. high x 8 ft. in diameter, built 
square to the plinth and octagonally beyond; it is lined with 
fire-brick to a height of 90 ft. The chimney foundations 
were taken down to the limestone at a depth of 20 ft. from 
the datum level. 

In the boiler house the pump room is placed, at the back 
of the chimney, and symmetrically to the right and left are 


batteries of boilers ; opposite this (in the engine room) is the 
condenser and hot-well pit. The flues are so arranged that 


ЭМ | | 


- eeuneaener 
| \ 
s 
nd | 
ч 
~ 
x 
- 
-- 
| 
- 


GENERAL VIEW OF ENGINE Room. 


the magnesian limestone ; a further advantage is an existing 
well, the shaft of which is 80 ft. deep and 6 ft. in diameter. 
A new 113-in. borehole has been sunk into the Permian 
sands to a depth of 120 ft., and a good supply of fresh 
water is obtained by means of an Isler’s deep well pump, 
driven by а Marshall horizontal engine of 8 H.. The 
pump is designed to deliver 5,000 gallons per hour into the 
overhead tanks and cooling pond. Room is also provided 
for a second borehole and pump. Messrs. C. Isler & Co., 
of Southwark, London, were the contractors for all this 
pumping machinery. | 

The first instalment of buildings was let to Mr. J. W. 
White, building contractor, Sunderland, and consisted of an 
engine room, 169 ft. x 43 ft.; boiler house, 169 ft. x 


the gases from each (or both) of the ranges of boilers may pass 
through either, or both, of the two economisers flanking the 
chimney, or through the bye-pass into the chimney. Provision 
has been made for coupling induced draught fans at the 
base of the chimney, between the economisers and the bye- 
pass. An ash tunnel will be arranged for, when the number 
of boilers has increased so as to require the mechanical 
removal of the ashes, Overhead, self-trimming, steel-plate 
bunkers, fed from the coal viaduct on the west side of the 
building, are carried by a steel structure, as shown in one of 
the figures. 

The boiler blow-down pipes are taken to a sump outaide 
the boiler house, of ample capacity, in two compartments, so 


as to enable the water to be cooled before running off into 
E 
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the sewer. Lavatory, bath-room, and mess-room for the 
stokers are also provided. а | 


View oF STEAM PIPING. 


In the engine 
room there is an 
ample pipe race at 
the back of the 
engines, and a 
roomy cable race 
at the east side of 
the engines. The 
engine house is lined 
to the eaves with 
glazed brick, and 
ventilated by cleres- 
tory windows, 
operated by patent 
window openers 
from the north end 
gable. Both engine 
and boiler rooms 
are glazed with 
Heliwell’s patent 
glazing. 

The floor of the 
cable race, &c., is 
composed of Messrs. 
Mark Fawcett and 
Co.’s patent fire-proof flooring, 6 in. thick, 
on steel stanchions, and covered with 
Edwards’ red ruabon tiles, 1 in. thick, set 
in cement. 

The battery room is paved with blue 
Staffordshire stable bricks, and the floor 
above, through which are two ventilating 
shafts carried to the roof, is constructed 
also of Fawcett’s patent fire-proof flooring. 

At the north gable the design has been 
arranged for the construction of a station 
superintendent engineer’s house, and a 
committee room. To the north of the 
main building has been constructed a 
store for the mains department, which 
will hold both heavy and light stores, 
and provides stabling for the arc lamp 
tower wagons. A lavatory, with bath- 
room, is built off the engine room, and at 
the entrance gate there is a lodge for the 
timekeeper. 

In the boiler house provision has been 
made for eight Lancashire boilers, 28 ft. 
x 8 ft. 6 in. diameter, of which five are 
at present installed. These boilers were 
constructed by Messrs. Clayton, Son 
and Co., of Hunslet, Leeds, and work 
at a pressure of 160 lbs. They are fitted 
with Deighton’s patent | 
mechanical stokers, and Hopkinson’s fittings throughout. 


Ble- Rev 


CooLINd TOWER. 


corrugated flues, '* Triumph". 


The boilers are seated on Poulton’s seating blocks. 
They are coverzd in a somewhat unusual manner, 
the partition wall between each pair of boilers being 
carried up above the top of the boiler shell, and the 
top being covered flat with chequer plates, laid on light 
tee frames, the stand-pipes on the boilers being made 
additionally long to permit of this covering. On the 
boiler shells are laid blue asbestos mats, and these, together 
with the air space between them and the chequer plate tops, 
form an exceedingly efficient and neat boiler covering, 
as shown in the illustration. There is space for two 
economisers, one of which, by Messrs. E. Green & Sons, 
Wakefield and Manchester, consisting of 360 tubes, has 
already been fixed. 

The mechanical stokers and economiser scraper gear are 
driven by two 4-H.P. “ Lundell " motors. Mention has been 
made of the steel-plate and wooden viaduct, &c., for leading 
the coal from the colliery to the stoke-hole ; this gantry 
was constructed by Messrs. Clayton, Son & Co., Limited, 
who also erected the steel-plate bunkers. 

An electric locomotive is being supplied by the British 
Thomson-Houston Company, and will be driven by a trolley 
wire fed from the tramways system for shunting the coal 
wagons. | 

The feed pumps are by Messrs. Hall, of Peterborough, 
and each is capable 
of delivering 4,500 
gallons of water per 
hour, against 8 pres- 
sure of 160 lbs. per 
sq. in. Provision 
has been made for 
two more pumps, 
and the four will 
complete the No. 1 
pump room equip- 
ment. 

Above the pump 
room are situated 
storage tanks, each 
capable of holding 
8,000 gallons, on 
the top of which 
is a water-softener, 
by Mather & Platt, 
Limited, of Man- 
chester, which treats 
the water by the 
Archbutt- Deeley 
process. Under 


WATER PURIFYING APPARATUS. 


the race, between the flue and the main wall, is 


situated a first instalment of a Harris-Anderson purifier, . 
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which we illustrate, supplied by the Harris Patent Feed 
Water Filter Company, Limited. This is designed to deal 
with the condensed steam for 2,500 H.P., and precipitates 
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RANGE or BOILERS. 


the oil by chemical process, the re-agents being automatically 
adjusted in proportion to the amount of water treated. 

The stokehole is lit up by incandescent and arc lamps. 

On a light steel platform is carried the pipe range, all of 
which is within the boiler house, and is easily accessible, only 
the branch pipes for the engines being taken into the engine 
room, The main steam pipes are 6 in. in diameter, of 
welded steel; all bends are of solid-drawn copper, with 
Holden & Brooke's steam driers, complete with steam traps, 
and Hopkinson’s isolating valvés on each boiler. The stop 
valves are full-way, of Messrs. Hopkinson's well-known 
make. 

There are in the engine room at present two 125-Kw. 
Silvertown dynamos, coupled 
direct to Belliss three-crank 
triple - expansion enclosed 
engines, running at 400 revo- 
lutions per minute; and 
three Silvertown four - pole 
dynamos, coupled direct to 
Belliss 500-H. . triple-ex- 
pansion engines running at 
360 revolutions per minute, 
Provision is :made for two 
additional 700-Kw. steam sets, 
which will be shortly installed. 
It is intended to make the 
700-KW. sets hereafter the 
standard unit for the station. 

Opposite the switchboard, 
and in line with the pump 
room and chimney, is situated 
the condenser pit, Provision 
has been made for three surface 
condensers, one of which, 
supplied by the Mirrlees- 

ateon Company, Limited, 
of Glasgow, has already been 
fixed; it is partly visible in 
our view of the engine room. 
Each set has to deal with 
the steam of 2,500 н.р. The 
Condenser pumps are driven 
by a compound steam engine; 
the air pumps are of the 
Edwardstype. The circulat- 
ing water is taken from an outside cooling 


nd which 
holds 50,000 gallona, and on which is moun 


a Klein’s 


natural draught wooden cooling tower, illustrated on p. 388. 
This batch of two condensers will deal with the steam 
from one-half of the ultimate station, the engines being 
arranged equally on each side of the pit, and 
exhausting right and left into the condensers. 

The switchboard is mounted slightly 
above the floor level, on a wooden parquetry, 
and was supplied by Mr. Bertram Thomas, 
of Cornbrook Telegraph Works, Manchester, 
It consists of enamelled slate panels, 24 in. 
thick, set in an iron frame, and finished 
off with wood moulding. There are three 
horizontal bus-bars; each machine has on 
the positive pole an automatic cut-out, 
ammeter, and vertical bus-bar, and can be 
plugged on to either of the three bars 
mentioned above. On the negative pole 
there is a watt-honr-meter, knife switch, 
over-load fuse, and a vertical bus-bar. Each 
feeder has on either pole an ammeter and 
long-break knife switch and vertical bus-bar, 
similar to the dynamo bus-bars : thus each 
feeder can be plugged on to either of the 
main bus-bars. Magnetic blow-out fuses 
are fixed on a separate frame at the back of 
the switchboard. The negative panels are 
on the left-hand side, and the positive on 
the right-hand side of the centre panel. On 
this centre panel are mounted dynamo volt- 
meters, with multi-voltmeter switch, booster 
switch, instruments for the battery charging 
booster, and the battery emergency switches, 
The dynamo rheostats are of the ** Standard " type, with 
revolving handles fixed immediately in front of the central 
panel, and well under control. 

In the battery room, shown in one of our illustrations 
on p. 390, there are 130 “Tudor” cells, each with a 
capacity of 1,680 ampere-hours. These can be charged 
or discharged by a hand-regulated, motor-driven booster, 
supplied by Messrs. Bruce Peebles & Co., of Edinburgh. 
This machine is capable of boosting from 0—80 volts, 
and has a carrying capacity of 400 amperes, this being 
the maximum working load of the battery under normal 
conditions. In addition, there is a heavy battery switch 
which can be worked in emergency, or when the battery is 


View OF GENERATING SETS. 


under repair, and which is capable of taking the full emere 
gency load of the battery, viz,, 800 amperes, for one hour. 


— 


890 THE ELECTRICAL REVIEW. [vot 51. No. 1,293, Sepreupen 5, 1902 


For milking purposes, there is a small motor-generator also 
supplied by Messrs. Bruce Peebles & Co., located in a 
small brick compartment within the battery room, which 
connects with two pairs of trolley wires run above the central 


Batrery Room. 


gangways between the rows of the cells, to which the milk- 
ing leads can be connected. Above the battery room is 
situated a machine shop, containing a 12-in. lathe with bed 
long enough to take the longest shaft, and gap deep enough 
to take the largest cylinder. This is motor driven, the 
motor being contained in a casing under the head-stock. 
There are also a brass-finisher's lathe, shaping machine, radial 
drilling machine and a tool grinder ; these were supplied by 
Mr. Thos. Lumsden, of Gateshead-on-Tyne. Adjoining this 
in a fire-proof room is the joiners’ shop, which contains a 
band saw, circular saw and grindstone ; these were also sup- 
plied by Mr. T. Lumsden, and are driven by Lundell ” 
motors. ' | | 
`- There is an engineers’ mess-room overlooking the engine 
room, underneath which is situated a spare gear room, on 
the walls of which will be | 
hung the necessary spare 
gear. m | 

А large development is 
taking place in the borough 
among the ship-yards, which 
are gradually throwing out 
their obsolete plant, and using 
electrical power. A supply of 
energy is required at some 
distant points, and it has be- 
come necessary to make im- 
mediate arrangements for the 
installation of high-pressure 
transmission plant. Sub- 
stations will be erected in 
the first instance at the South 
Docks, and at Monkwear- 
mouth ; each sub-station being 
about 2 miles from the central 
Station. These sub-stations 
will contain three-phase motor- 
generators, the motors being 
run off & 5,500-volt circuit, 
at 50 periods per second, and 
the generators being direct- 
current, 220-volt, delivering 
into the low-pressure network. 
The cables will, of course, be 
three-core, drawn into Doulton — 
casings, laid in concrete. At І n 
the station it is proposed to 
remove Nos. 4 and 5 dynamos, 
and couple them to motors at = 
the sub-stations, and in their place to instal three-phase 
alternators, and to add two 750-Kw. machines. These will 
generate at 5,500 volts, 50 periods per second, and will be 
star-wound with the centre point earthed. It is intended 
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eventually that the pioneer station shall be converted 
into a sub-station, the machines to be driven from the main 
station at Hylton Road. 

The building designs were prepared by Mr. John W. Lincoln, 
the chief draughtsman, now on the staff of the British 
Electric Traction Company, Limited, in conjunction with 
Mr. Snell ; and the supervision of the building and installa- 
tion was performed by Messrs. R. J. F. Carter and Edward 
White, the clerk of works and station superintendent engineer, 
respectively, under the borough electrical engineer. 

The new installation was entirely designed and carried 
out by Mr. J. F. C. Snell, borough electrical and tramways 
engineer, to whom we are indebted for the particulars and 
photographs of which this article is composed. 

The ground was first cut in March, 1901, and the supply 
was firat given on October 31st, 1901, in time for last 
winter's load. 


THE KINRAIDE COIL. 


T wo of the weakest points in the ordinary induction coil are 
the insulation between the ends of the secondary coil and 
the ends of the primary coil. With long spark coils, a half 
inch of vulcanite is often pierced at these points. A coil 
designed to get over this source of weakness is described by. 
Mr. T. B. Kinraide in the Electro-Therapeutist, Ohio, U.S.A, 
The improved arrangement, in general terms, consiste in 
dividing the primary and secondary coils into two halves, 
and placing the primary coil outside the secondary. . 

Fig. 1 shows diagrammatically the arrangement of the two 
primary and the two secondary coils placed side by side. The 
secondary coils A A are wound in flat spiral form. with their 
high pressure + and — terminals at the centres, The 
primary coils B being outside the secondary coils, are thus 
removed as far as possible from the secondary terminals 
where there is the greatest potential difference. The two 
secondaries ànd the two primaries are connected at their 
peripheries as shown in fig. 1. | 


The primary is operated by a form of spark-gap, the 
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efficienoy of which is due to a low-pressure current dis- 
charging across a very small air space, and producing erosion 
of copper plates which interrupt the circuit in the рш. | 
A a der is charged to about 900 volta, and is discharg 
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through both primary circuits in parallel, producing a great 
many interruptions per second in the circuit of the induction 
coil proper. In the device used for charging the condenser, 
there is a rotary break in the circuit, with a coil connected 
with the street main. At each interruption of the latter 
coil, the induced current charges the condenser, and with 
each charge there is a breakdown of the air-gap. This air- 
gap is regulated at will by means of a lever. The rotary 
break makes about 2,400 interruptions per minute, and with 


Fia. 1. 


each of these interruptions there are about 20 to 25 inter- 


raptions in the primary circuits of the indaction coils, thus 
giving about 48,000 interruptions per minute. There is no 
heating in the large copper wire forming the primary. The 
secondary is embedded iu a solid insulation of resin and 
beeswax. Allthe parts of the coil are easily accessible for 
repairs, A 

The complete coil is shown in fig. 2. There is apparently 
no iron core used in connection with the primary, and it 
would probably add little to the effect with the rapid oscil- 
lations produced by the discharge of a condenser. The 


discharge from the secondary can be varied very considerably 
by moving the spark-gap plates to a greater or less distance 
from cach other. When these plates are farther apart, the 
frequency of the condenser discharges increases, and a pain- 
less discharge ig obtaincd from the secondary. The best 
results in X ray work are obtained hen the plates are 
rather close together. | 
This coil reminds us of some of Tesla's induction appa- 
ratus, and it seems to produce much the same kind of dis- 
charge as the Tesla coils. There appear, however, to be 
screral novel and good points in Mr. Kinraide’s design. 


BUSINESS NOTES. 


(Continued from page 386.) 


е Trade Ánnouncements—O wing to the death of 

: T. J. W. Daniels, the business of Messrs. Thackrah & Son, elec- 

Те» eers, of Crown Street, Halifax, bas been converted into a 

imited liability Concern, with Mr. York, lato of Bradford, as 

managing director ` 

ET Henry Ingram, formerly a member of the firm of Messrs. 
ngtam, Limited, electrical engineers, of Warrington, has com- 


to the L. G. B. for a loan of £25,000 for the 


menced bnsiness on his own account as an electrical engineer at 
44, Parker Street, Warrington. 

Minnie Crowther announces that she has acquired the 
and title to use the name of Crowther & Co „electrical engineera, 
Manchester, from Mr. E. P. Crowther, and that she will carry on 
business in the City as an ele:trical engineering contractor. 

Owing to increase of business, the South-Western Electrical 
Contracting and Maintenance Company are removing to largar 
premises at 2, Fulham Palace Road (adjoining their present 
address), and have taken into partnership Mr. John Carnaby, of 
Broad Street, W.C. 

In consequence of increasing business, Messrs. Baxter & Caunter 
have secured larger and more convenient premises at 86, Charing 
Cross Road, where they will carry on their agency business and 
carry and show the goods of the various manufacturers they 
represant. 

Mr. Robert Stevenson has just commenced business on his own 
account asthe Empire Belting Company, at 7, Brazenose Street, 
Manchester. He has been connccted for the past 16 years, with tha 
Gandy Belt Manufacturing Company, duriag which period he has 
obtained very wide experience as to the difficulties connected with 
belt-driven motions, and tho most effective arraagements for ovar- 
coming them. As the Empire Company, Mr. Stevenson will make 
a speciality of cotton, woven hair, leather, gutta-percha, canvas, 
leather link, and other beltinga, and accessories therefor. 

Messre. James Willats & Son, gas and electrical engineers, of 
19, Gray’s Inn Road, W.C., notify that, in consequence of the 
large increase in their business, they have taken additional premises; 
they are opening new showrooms at No. 29, Gillingham Street, 
Belzravia, S. W., with a well assorted stock of electrical and gas 
light fittings. 

Mr. F. Winter notifies that Dr. Heinrich Traun, trading as the 
Harburg India-Rubber Comb Company (Harburger Gummi-Kamm 
Co.), Hamburg and Harburg, o./E , has taken his sons, Mr. Heinrich 
Otto Traun, and Dr. Frederick Adolph Traun, into partnership. 
The business will be carried on exactly as before, but under the 
changed style of firm :—Vulcauite Works, Dr. Heinr. Traun and 
Bons (formerly Harburg India-Rubber Comb Company) All 
British communications are to bc addressed to Mr. Winter as 
beretofore. 


sole right 


ELECTRIO LIGHT AND POWER NOTES. 


Aberdeen.—The electric lighting accounts for the year 
ending July 31st show a total income of £23,139 18s. 5d. and an 
expenditure of £10,499 10s, leaving a balance to be carried t> net 
revenue account of £12,139 8s. 5d. Out of this has to bs met 
interest on mortgages and other loans, £4,767 2s ; depreciation on 
buildings and plant, £3,226; and sinking fund, £2,290; leaving a 
surplus of £2,699 to be carried to reserve fund, which now stands at 
£7,664. The sinking fund stands at £9,182. The extent to which 
borrowing powers have been exercised on mortgage is £173,572 
78. 6d., leaving a balance of £11,427 12s. 6d., representing a total of 
£185,000. The amount expended on the Cotton Street works, less 
depreciation, is £97,368 4s. 2d., and on Ferryhill works £69,804 
13s. The quantity of electricity generated was 1,859,812 units, as 
compared with 1,399,385 in the previous year. The quantity con- 
sumed was—Pablic lamps, 156,058; traction, 381,495; and private 
consumers, 979,016, compared with 793,176 last year, the total sold 
being 1,546,569. The quantity used in the works was 91,901, and 
tbe total accounted for was 1,638,470. The quantity not accounted 
for was 221,312. 


Airdrie (N.B.).— The streets were lit with electric light 
for the firat time on the 1st inst. The installation at present con- 
sists of 10 arc lamps and over 100 incandescent glow lamps. Cur- 
rent is obtained from the Scottish House-to- House Electricity 
Company, Limited, whose works are in the ad jacent burgh of Coat- 
bridge. 


Barnsley.—4At a meeting of the T.C. last week, it was 
decided to apply for a loan of £4,500 for electricity purposes, in 
view of the probable requirements for the Barnsley and District 
Light Railway and other customers. 


Barnstaple.—The T.C. has decided to have the whole 
of the Corporation buildings and offices wired ready for current. 
Mr. W. H. Trentham, consulting engineer, has informed the Cor- 
poration that the works and the installation in the compulsory area 
will be completed by Christmas. 


Bridlington.— The Town Council has decided to apply 


urpose of carrying out 
the el*ctric lighting order. j E 


Bromley (Kent).—The R. D.C. has decided not to 
op & private company's application for a prov. order to suppl 
the district. The B. of T., however, is to be asked to iicet n 
clause giving the Counoil the option of purchase within 7, 14, or 


, 81 years. 
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Cannock.—The U. D. C., on August 28th, discussed the 
advisability of establishing electric light works and a refuee 
destructor. The chairman (Mr. T. Evans) said that the former 
would add 5d. in the £ to the rates, and the latter another 5d., and 
he suggested that a committee should visit towns similar to Canncck, 
where electricity works had been established, and obtain an esti- 
mate of the cost with the working expenses, and then prepare a 
scheme. Another member proposed that Mr. F. Broadbent, electrical 
engineer, of London, should be asked on what terms he would 
prepare a scheme, with an estimate of the cost, but on the casting 
vote of the chairman, his own proporal was carried. 


Cauvery Falls.—The following extract from Jndian En- 
gineering for August 9th, is somewhat enigmatical .—''THE CAU VERY 
ConcriT.—It would appear as if Nemesis has overtaken this much 
belauded undertaking. The wire-pullers are constrained to report 
that an ‘accident to the Cauvery Falls power wire has brought the 
transformer house, the mills and air compressors on the mines to a 
standstill.’ "There is no consolation in the fact that the failure ' was 
due toa leak’! Weare afraid that there has been too much leak- 
age of another kind in connection with the project which will tell 
its own tale in due time.” We do not exactly know what our con- 
temporary is driving at, but we think that such unpleasant suggestions 


are highly reprehensible, unless accompanied by satisfactory evi- 
dence of their justice. 


The Congo.—On July 15 the Congoese town, Leopold- 
ville was forthe firat time lighted by electricity. 


Coventry.—The T.C., on August 26th, sanctioned the 
extension of the electric light mains so as to be able to supply cur- 
rent to motors at the Auto-Machinery Works. 

The tender of Mr. Thos. W. Ward, of Sheffield, at £140 for the 
engine of No. 1 plant at the electric light works, bas been accepted. 

In sanctioning loans of £19,411 for additional electric light plant, 
and £2,000 for the provision of electric motors, to be let on hire, the 
L.G.B. informs the T.C. that £1,074 had been ideducted from the 
£20,485 applied for, the sum of £1,015 representing the debt out- 
standing on No. 1 plant, and £59 the 8-in. injection pipe now to 
be abandoned. А method cf raising the sum of £1,074 is to te 


2: by the city treasurer and the manager of the electricity 
works. 


Darlington.—-The Board of Guardians is considering 
the question of having electric light installed in the Workhouse. 


Dudley.—The T.C. has received sanction to borrow 
£33,000 for electric lighting purposes. 


Elgin.—The Provincial Electric Supply Corporation has 
notified the T.C. that it intends to apply for a prov. order to enable 
itto supply energy within the burgh. 


Gorton.—The U.D.C. has referred the question of estab- 
lishing an electric lighting installation to a joint committee, which 
is to formulate a scheme for carrying out the work, and to ascertain 
the best terms on which the Manchester Corporation would accept 


a lease and pay all the expenses of the Council in obtaining a prov. 
order. 


Halifax.—The T.C. has received a letter from the 
B. of T. on the subject of the extra high pressure cable laid between 
the generating station at Halifax and the sub-station at Hebden 


Bridge, stating that they consent to a pressure not exceeding 5,500 
volts. i 


Italy.—Mr. Antonio Pendele, of Genoa, has applied to the 
Italian Minister of Public Works for the concession of a catchment 
of water for the development of electric energy on the course 
of the River Scrivia, capable of developing 2,133 нр. He 
proposes to construct four large reservoirs to contain 74 million cubic 
metres of water and supplying 400 litres per second, with a fall of 
400 metres. The undertaking would cost 5, 00,000 lire. As the 
carrying out of the project would adjust tbe lower course of the 
Scrivia, the concession will most likely be granted. 


Keighley.—The T.C. on Tuesday last week decided to 
borrow a further sum of £6,600 for electricity purposes. 
in favour of electrifying the tramways was withdrawn. 


Kildare.— The L.G.D. held an inquiry on 25th ult. with 
reference to an application by the Naas R. D. C. for a loan of £3,000 
for the electric lighting of the town, but owing to the military 
authorities not having been approached with regard to taking a 


supply of energy, the inquiry has been adjourned until September 
30th to enable this matter to be cleared up. 


Lanchester. — Provided satisfactory terms can be 
arranged, the R.D.C. has decided to have the road from Quebec 
to Wilk's Hill lit by electricity instcad of gas, the current to be 


supplied by the Hamsteels Colliery Company, with whom Esh 
Parish Council has already agreed for the lighting of Quebec. 


Llangollen.—The T.C. is taking steps to establish 


electric light works under the prov. order obtained some time ago. 


A motion 


London.—lsLiNGTON.—A serious accident occurred at 
the municipal electricity works on Tuesday last week, resulting in 
the total cessation of supply for a time. The facts appear to have 
been аз follows:—The engineer-in-charge noticed a faint smell of 
burning rubber at about 7.30 p.m., but could see nothing in the 
station to account for it; moreover, the ammeters gave no indica- 
tion of any irregularity in the supply circuits. Pursuing his 


investigationg, however, into other parts of the building, the 


engineer presently discovered gleams of light proceeding from 
beneath the cover of a manhole over the cable-race, leading from 
the main switchboard to the street. The cover was at once 
lifted, when a fierce fire was found to be raging amongst the main 
cables; steps were immediately taken to extinguish the flames, but 
it was too late. The circuit fuses on the main switchboard began to 
detonate one after the other, as the cables became short-circuited, 
and the plant had to be shut down entirely. 

The fire continued to burn for some time, in spite of the application 
of quantities of eand, and as the vertical cable-race leading up to the 
main switchboard acted as a chimney, the board was smothered with 
soot and other solid matter, which rendered it necessary afterwards 
to dismantle the switchgear, and to thoroughly clean every part of 
it; no material damage, however, was inflicted on the board, which 
are of the Ferranti type for the alternators, and Fowler's for the 
circuits, though the over-zealous efforts of the Fire Brigade at one 
time threatened to result in swamping the engine room with water, 
In consequence cf recommendations which Mr. Gay, the borough 
electrical engineer, urged upon the Council two years ago, the 
switch room has been rendered completely fireproof, a very 
fortunate circumstance. Similar steps were already in progress 
with regard to the cables, some of which had been actually 
moved and placed in iron conduits. 

The cause of the fire is at present somewhat indefinite; but it is 
believed that it may have been due to the spontaneous combustion 
of a piece of oily waste, left in the tunnel by some of the workmen 
who were recently engaged there. Such an occurrence has actually 
been experienced in the works before now. The fact that no 
evidence of a short-circuit preceded the discovery of the fir is 
practically proof that the accident was not due to any breakdown 
of the cables. Be it remembered that the cables throughout the 
system are all of the concentric rubber insulated type, double steel 
armoured,"\with the outer conductor and the armour efficiently 
earthed; obviously a fault developing in the interior of a cable 
would lead to a dead short before any damage could possibly be 
done external to the cable, while no arc could by any chance be set 
up between the earthed outers or armour and anything outside the 
cable. In this connection we may note that the engineers have 
been taken to task by one of our contemporaries on the 
score of the bunching cf the cable; it is difficult to see 
how this can be avoided when a large number of cables bave 
to be brought into the main switchboard ; and having regard 
to the nature of the protection of the cables, the high preesure, and 
the other attendant circumstances, it is evident that an accident 
which could be traced to the bunching of the cables, would be most 
unlikely to occur. A short occurring on a low-pressure system my 
result in а sustained arc, and do enormous damage without ever 
causing the main fuse to blow; but on a high-pressure concentric 
system, connected with generating plant of thousands of horse- power, 
this is practically impossible the current instantly increases to an 
enormous value, and the fuse goes off like a gun. 

It is due to Mr. Gay and his staff to state that the whole of the 
supply was once more in operation by midnight on Nonne 
most of it being renewed within 24 hours. The work of placing the 
cables in iron and Doulton ducts will be proceeded with, and every 
effort made to render a recurrence of the dieaster impossil»e. | 

In connection with this fire, the usual letters appear ia tke loca 
press from amateurs who pose as experts. A letter in the кү 
Gazette, signed T. Rock, Islington, contains obvious proof that Bs 
writer is an ignoramus whose electrica! knowledge is worthy only 
of a schoolboy. The ratepayers of Islington will be wise to 1 
the silly vapourings of those who, in advertising themselves апа t 


“ Association” they represent, are only bringing themselves into 
ridicule. 


Long Eaton.—The U.D.C., on Monday, completed 


arrangements with the West End Mill Company for the supply of 
current for public lighting. 


Newport (Mon.).—The Corporation, when installing a 
electric supply system a few years ago, was hopelessly divine ^ 
the question of adopting the direct or alternating current. wi 
decision, when made, was in favour of the alternating cures ue 
ever since a strong opposition has fought in support of thec TE 
of the direct current system as being of far superior anui. t 
Corporation has now decided to convert to direct current supp Je ^ 
whole of the central area of the town. The district affected va s 
a very large number of small works and manufactories, pair 
Corporation is quoting very low terms to prospective power xi 
The business manager of tbe electricity works is now uH Ж 
canvassing the firms in the area about to be 55 : 
power users, the Corporation expecting to utilise in ы DE 
good deal of the power generated at the new station on 


Reigate.—The T.C. has, on the recommendation, 9 95 
E. L. Committee, resolved to apply for a further loan of £3,» 
extensions to the electricity works. 


Rondebosch (S.A).—The Electric Lighting Compt’ 
lately applied for permission to lay cables within the 1 one 
Permission was granted, subject to the condition that fou 


tion chambers are laid to the satisfaction of the Council. 


Ross.—The U. D. C. has asked the Ross Electric Light 


А ы bli 
Company to quote terms for supplying electricity for Pp 
lighting. ; 


. ith 
Sidcup.—The U.D.C. has opened negotiation | 1 5 
Bexley U.D.C. and Woolwich T. C., for the lighting o 
and Foots Cray, by electricity. 
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Burton-on-Trent.—A L. G. B. inquiry was held on 
Wednesday last week by Col. W. Langton Coke, M Inst. C. E., with 
respect to the application of the Council to borrow £15,630 for 
extensions to the electric light works and mains. The first item in 
the amount—£11,000—is for generating plant in connection with 
the electric light works, in order to supply the requirements of 
tramway trafic. The length of the route now to be constructed is 
5$ miles. The capacity of the present works is 752 Kw., and for 
the tramways it must be increased hy means of three new machines, 
each of 100 Kw. capacity. The £11,C00 will be spent as follows: 
Lancashire boilers, £2,700; steam exhaust and fecd piping, con- 
denser, auxiliary plant, and ironwork, £2,500; 100-xw. high-speed 
engines and continuous-current generators, £4,500; switchboard 
and connections, £300; 10 per cent. for contingencies and 
engineering, £1,000; total, £11,000. It is intended to provide 20 
electric cats, 17 of which will be in service at one time, and it is 
computed by the engineer that the annual consumption of energy 
will amount to 350,000 units. The remaining £4,630 of the 
amount is for the extension of the electric light mains. The price 
fixed for the supply of power between the tramway and the electric 
light departments is—for the first 103,000 units consumed each 
year, 2d. per unit; for any excess over 100,0С0 units consumed in 


the same year, 11d. per unit. 


Exeter.— The T.C. has received a reply to the application 
to the L.G.B. for permission to borrow £70,000 for the purpcse of 
building and equipping a new electric lighting station. Sanction is 
given to the borrowing of £65,478. The Board have come to the 
conclusion that a sum of about £1,400 of the amount asked for is in 
respect of debt on the old works, whicn will not be utilised in tbe 
new station, and this sum ie, therefore, struck off from the total 
applied for. It is directed that any sum realited from the sale of 
the present station, or of plant upon which money has already been 
borrowed, is to be paid into thesinking fund account. The accepted 
tender in respect to the erection of the new station amounts to 
£14,000, and tender for supplying plant and general equipment, 
£22,707. The other chief items of expenditure are: Extension of 
mains, £9,000 ; main feeders from the new station, £3,500; sub- 
stations, switchgear, &c., £1,000; transformers, £133; meters, 
£1,800; mechanical stokers and accessories, £1,400; feed pump 
and weighbridge, £1,200; contingencies, £2,000. 


Northampton.—Having been unable to come to tams 
with the local electric light and power company for the purchase 
of its undertaking, the Tramways and Electric Light Committee 
recommends the T.C. to establish municipal electricity works. The 
company offered to supply current for the tramways at 14d. per 


unit. 

Southport.—The prospects of the Southport electricity 
estate forthe coming year are very encouraging. In July eight 
new consumers, representing 315 lamps, were dealt with. For tke 
coming winter's supply four new feeders have been erected. A 
new sub station has been erected in the cellar of the gas depart- 
ment in Eastbank Street, and the old station has been enlarged. 
Another sub-station has been erected atthe corner of St. James's 
Street and Eastbank Street, and both stations have been fitted up 
with the Ferranti oil-break switch gear. 


Spain.—Electric driving is being adopted in the Spanish 
Government Arsenal at Ferrol. The current will be supplied from 
the plant of the Sociedad General Gallega de Electricidad, at La 


Fervenza. 


Sunderland.— The estimate of the Electricity and Light- 
ing Committee of the Corporation has just been issued. This shows 
a gross expenditure of £9,879 18. 7d. The revenue is put down at 
£19,231 4s. 11d.; for electric lighting it is estimated 797,120 
B.T.U. will be consumed at 371d. per unit, making a total of 
£12,522 28. 11d., and for the tramways 670,000 B. T. U. at 2d, 
totalling £5,583 6s.8d. The revenue from the public arc lamps comes 
to about £1,100. There is left a gross profit of £9,352 3s. 4d., but 
this is all swallowed up by interest and sinking fund, totalling 
£9,794 128., so that a deficit of £442 8s. 8d. is the estimated out- 
come of the coming half-year's work. It is fair to say that a sum of 
£6,462 is paid into the sinking fund. Oo the corresponding Falf- 
year (1901—2) there was a profit of £1,931 183. 8d. 


Todmorden.—At a meeting of the T.C. on 27th ult., 
& committee was appointed to consider and report as to the 
proposed carrying-out of the works authorised by the elcctric ligbt- 
ing order. 


Tynemouth.— Mr. E. A. Sandford Fawcctt, inspector for 
the L.G.B., held an inquiry at North Shields on August 26th, into 
an application by the Tynemouth Corporation for sanction to 
borrow £31,000 for the purpose of electric lighting extensions, The 
town clerk stated that the T.C. originally borrowed £34,850, which 
had been exhausted, the expenditure up to the present having been 
£53,976, or no less than £19,126 in excess of the amount borrowed. 
The Corporation supplies power to the Tynemouth and District 
Electric Traction Company, and bas agreed to supply power in the 
borough to the Tyneside Tramways and Tramroads Company on an 
a арш for seven years, After further evidence, the inquiry 
closed. 


Wakefield.—The relative merits of gas and electricity 
for lighting the Workhoute buildings were d'scussed at the meeting 
of the Guardians оп Aug. 27, and as it would be necessary, if gas were 
continued, (o renew the fittings, it was decide! to substitute 
electricity. The Guardians already possess a generating p ant. 


The Board of Guardians accordingly resolved to apply to the 
L.. G. B. for sanction to borrow £1,850 for the electric lighting of the 


Workhouse. 


Wallasey (Cheshire).—The Gas and Electricity Com- 
mittee is about to apply to the L.G B. for sanction to borrow 
£52,350, to meet the requirements of the electricity department пр 
to the year 1910. Among the items of expenditure are—engine 
house £4,500, boiler house £1,000, offices £500, chimney, «c., 
£2,000, five boilers and settings £3,750, economiser £1,000, two 
condensers £1,500, three 500-Kw. рс. generators £18,000, coal 
stores and elevators £3,000, transformers, switchgear and sub- 
stations £3,500, and 7 miles of cable £5,600. 

Watford.—The U.D.C., on August 28th, decided to 
include parts of Watford Rural and Bushey Rural in the area of 
supply in the prov. order to be applied for. 

York.—The E.L. Committee of the City Council recom- 
mend that a steam pump from Messrs. Weir & Co., of Cathcart, 
be purchased at an estimated cost of £130. 


ELECTRIC TRACTION NOTES. 


— —— ——— —- ——- 


Belfast.—The Tramways Committee last Friday rcceived 
& communication from the Belfast Street Tramways Co. declining 
to accept the Corporation's offer for the purchase of the system. 


Brighton and Rottingdean Seashore Electric Rail- 
Way.—The well-known seashore going car has now made its last 
trip, having finished its somewhat chequered carcer one day last 
week. It is to be superseded by an electric railway running on a 
wooden viaduct close in under the chalk cliffs, but at a s:flizient dis- 
tance out to avoid any danger from falling bris. The new line 
for which the Royal Assent has just been received will be con- 
structed under the auspices of the existing company, and will run 
in connection with Volk's electric railway. The cars, which will 
be very similar to an ordinary electric tramcar, will run four times 
an hour each way between Brighton апа Rottingdean, calling at 
Oviogdean, and tke journey from the Aquarium terminus to 
Rottingdean will occupy about 15 minutes. At Rottingdean the 
existing jetty will be converted into a pleasure pier with facilities 
for tteamboats to call. The splendidly equipped saloon on the old 
sea-going car will be used as a shelter on the promenade of the 


pier. 
Dartford.—The U. D.C. which has established electricity 


worke, is con'emplating the establishment of electric trams for the 
town, with a line to Swanscombe and Farningham Road railway 


station. 


Dewsbury.— Our correspondent writes: —“ The laying 
of the line for the B E.T. Co.’s electric tramway scheme in Dews- 
bury aud district is now almost completed, and standards are now 
being erected to carry the overhead equipment. There are several 
dangerous corners in the district, and strong complaints have been 
made t5 the company by the local authorities, but these have had 
no effect. A special meeting of the Dewsbury Town Council was 
held on Monday to consider the matter. It was reported that the 
attention of the company had been called to a particularly dangerous 
turning at Watergate, where the lines run alongside the River 
Calder. It was also stated that the lines were not being laid 
in accordance with plans submitted to the Town Council. When 
communicated with the company replicd that the corner would be 
negotiated by a tingle line, and that consequently the danger (if 
any) would be small. They also said that the lines were bei g laid 
in accordance with the Board of Trade regulations. Tnereisa plot of 
land at the junction of Aldams Road and Webster Hill, the 
dangerous corner complained of, and the Corporation suggested 
that a portion of this should be purchased. 'lhe company had 
already bought a narrow stri», and they refused to purchase any 
more land unless the Corporation contributed £1,0C0 towards 
the cost, and also gave the company £100 for the ге!ауїп of the 
lines which have already been put down. This proposal the Cor- 
poration refused to entertain, and it was decided on Monday to 
call the attention of the Board of Trade tothe matter. Complaints 
ате also being made by the Thcrnhill Urban District Council, whose 
district is served by aline from Dew:bary, that the rails have been laid 
on а level with the causeway, the centre of the road having been 
raised ; and the attention of the company has also been called to a 
dangerous section in Brewery Road, where the lines are not more 
than 2 ft. from buildings. In Savile Road, a very wide thorough- 
fare, the company propore to carry the overhead equipment by 
wires stretched across tte road from pole to pole. "Ihe District 
Council object to this ard suggest brackets, and as no agreement 
has been come to, it bas been decided to refer the matter to the 
Board of Trade." 


Denmark.—A correspondent writes :—“ Up to the pre- 
sent moment Denmark has not been an object of much attention 
from the point of view of electric traction firms or investors. 
Whilst the metropolis has long since taken up the idea of electric- 
ally-equipped street railways, and realised it ona fairly compre- 
hensive scale by private enterprise, the whole of the provincial 
towns have hitherto been without any means of communication 
worth mentioning. There can be little doubt however, that the 
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time will soon be at hand when the thriving municipalities along the 
coast of the western peninsula, as well as the centre of the Island 
of Jumen, will be faced by the necessity of providing some facilities 
for interarban and suburban transit, partly for the purpose of sup- 
plying a local need, and partly as a means of successfully competing 
with rivalling centres of population. Tae first provincial town 
which is ear-marked for such a change is undoubtedly Aarhus, the 
largest city but one in the kingdom, and embracing at the present 
moment more than 50,009 souls. We are aware that the citizens of 
this go-ahead provincial centre have for several years been dream- 
ing of an electric tramway, and more definite steps are just now 
being taken to interest foreign capital and enterprise in a scheme 
which cannot be realised by any local exertion. The opportunity 
ia one which British enterprise should not be slow to avail itself 
of. The Danes would gladly welcome the British manufacturer, 
and graut him every facility for extending his industrial influence 
to the other side of the North Sea. There is no reason consistent 
with a wise and far-seeing commercial policy, why an English 
firm, capable of promoting and carrying out such a scheme, should 
not step in and do so, instead of leaving it for their German com- 
petitors, who will be only too happy to secure a hold of such 
prospective territory, even at a very small margin of profit. 
What Aarhus wants is an overhead trolley system over a line of 
some 5 or 6 miles, for a start. Wisely laid, so as to serve both the 
busy townspeople and the excursionists bound for either of the two 
adjoining woods and public pleasure grounds, not to mention the 
considerable interests of a suburban population and contiguous 
rural districts, the line would be almost certain to give satisfactory 
returns from the commencement, and develop into a well- paying 
concern long before the 49 years’ concession has expired. Aarhus 
is а sea-side place, with an excellent port, and the virtual pivot of a 
peninsula with 700,000 or 800,000 people. Itis an important seat of 
commerce and industry, and its growth may be gauged by the fact 
that during the last £0 yeara it has more than doubled its popula- 
tion. 'The ratio of increase is not likely to diminish, and it is, 
therefore, safe to predict that the end of another 15 or 20 years 
will find a city of more than 100,000, while the present suburban 
population of some 50,000 will have been correspondingly swelled. 
We shall be glad to put any British traction undertaking 
that might care to take up the matter in touch with the interested 
parties on the other side." 


Eecles,— The Manchester Southern Electric Tramway 
Company has submitted to the T.C. a scheme for the construction 
of an electric tramway from Barton Bridge to Glossop. The Cor- 
poration, whose lines are leased to Salford T.C., has decided to ask 
the latter body whether it is prepared to connect the existing 
tramway in the borough at Patricroft Bridge with the propose 
new line. 


Guiseley.— Messrs. Le Maitre & Parker, of Leeds, have 
asked the U.D.C. to support an application to be made by a com- 
pany to the B. of T. for a prov. order to construct tramways in the 
district. The Council on August 27th decided that Messrs. Le 
Maitre & Parker should attend the next meeting and explain their 
scheme. 


Horndean Light Railway.—The Portsmouth people 
are keenly interested in the progress of this undertaking, which 
was started by Mr. A. W. White, J.P., for many years manager of 
the Portsmouth Street Tramways. By means of this line, which 
will be worked by electricity, the current being supplied from the 
Portsmouth Corporation station, a delightfal trip into the country, 
vid Portadown Hill, will be available, and a rural district will, it is 
thought, benefit materially from being utilised for residential 
purposes. At one time it was hoped that a portion of the railway 
woald have been opened this summer. It was found, however, that 
the work on the section between Cosham and the top of Portsdown 
Hill was far more difficult than was at one time anticipated At 
last, however, it is practically complete. Good progres: has bcen 
made with the work on the northern side of Portsdown. The cars 
ordered for tbe line are similar to tbose used on the Portsmouth 
tramways. In addition to tbe ordinary and electric emergency 
brakes fitted to the Corporation cars, the light railway cars are being 
fitted with a very powerful slipper brake for the gradients that will 
have to be negotiated. The new cara are being fitted on the inside 
with garden seats instead of long side seats. Mr. White hopes, in 
the course of the month, thata po:tion of the line to be first opened 
will be ready for Government inspection. An application will be 
made to the Board of Trade for a 12-months' extension for the con- 
struction of the line betwe an Waterlooville and Horndean. 


Italy.—It is proposed to connect the town of Dergame 
and Milan by means of an electric railway. 

The steam traction on the Colico-Sondrio and Colico-Chiavenno lines 
has been replaced by electricity. The trials which have just bcen 
completed have given excellent results, and a regular service by 
electricity was inaugurated on Monday, September Ist. 

The trials on the newly installed Valtellina electric railway 
have been completed by the officials of the Government, and a 
report of a highly favourable nature has been submitted to the 
Italian Minister of Pablic Works. 


Isle of Man.—Mr. O. R. Edmundson, of Douglas, Isle 
of Man, writes to us as follows, under date August 26th :—'' It may 
interest your numerous readers to learn that during the visit of 
their Most Gracious Majesties to the Isle of Man, the Royal Party, 
including the King, Queen, Princes: Victoria and the Portuguese 
Ambeasador, travelled by saloon car over the lines of the Isle of 
Man Tramways and Electric Power Company, from Douglas to 


Ramsay, a distance of 18 miles, the journey occupying one hour. 
The King and his party were much struck with the beauty of the 
scenery through which they passed, and with the splendid reception 
accorded to them by the thousands of people assembled at the 
various stations, and all along the route. The Royal сат was 
artistically decorated, and was under the charge of, and driven by, 
Mr. Frank Edmundson, the chief engineer of the company. Iam 
uader the impreasion that in the British Isles this is the first 
occasion on which His Majesty has made use of an electric line as a 
means of locomotion, and it is, therefore, of immense importance 
to the electric industry in general." 


Liverpool.—The new electric tramway between Liverpool 
and Garston has been inspected by Lieut.-Col. Von Donop, R.E. 


The line is à single one, about two miles in length, with passing 
places. ° 


Newcastle.—On 28th ult. Colonel Von Donop, В. of T. 
Inspector, in company with the chairman of the Tramways Com- 
mittee, Mr. A. E. Le Rossignol and other officials, made & private 
tour over the various tramway routes in the city. 


Paris.—The underground railway is running the omni- 


bases off the street. Some of them are being sold and the routes 
of others are being changed. 


Russia.—The question of constructing street electric 
railways at an enormous expenditure in St. Petersburg and Moscow, 
which has been under consideration for a long time, has now 
apparently been decided, according to information forwarded by 
the Bt. Petersburg correspondent of the Frankfurter Zeitung. It 
appears (quotes the Financial Times) that a Commission, presided 
over by the Ministers for Home Affairs, Finance, Communications 
and War, and the Imperial Controller, жаз appointed by the 
(dovernment some time ago to examine the various schemes sub- 
mitted by competitors for the concession for the building of the 
clectric lines, and the Commission has now come to the conclusion 
that the project proposed by the American banking house of Mary 
Werner (?) and Engineer Balinski- should be givea the preference, 
apparently because they have undertaken to form a connection 
between the Russian and Finnish railway systems, and to construct 
a great railway bridge over the Neva. It is estimated that the 
capital expenditure would amount to 120,000,000 roubles for St. 
Petersburg and 150,000,000 roubles for Moscow, and in each case one- 
half of the total outlay would be provided by the issue of shares and 
tae other half by the emission of bonds. The duration of the con- 
cession is 81 years, although the right of purchase by the authorities 
is reserved at the expiration of 25 years, and the electric lines are 


to be completed within five years from the granting of the con- 
cession. 


Steyning.—Mr. Alwyn, representing the B. E. T. Com- 
pany, informed the N D.C. last week that the company had decided 
t» promote a system of trams for Worthing as far as Littlehampton, 
through the Council's district. The Council decided, before con- 


sidering the matter, t» obtain a draft agreement from the 
company. 


Sussex.—The Shoreham and Southwick Urban Councils 
have sealed agreements with the B.E.T. Company in connection 
with the construction of an electric tramway through the district. 


Swansea.—On Wednesday last week a deputation from 
the Tramways Committee paid a visit to Wolverhampton for the 
purpose of inspecting the working of the Kingsland mechanical 
surface contact system and the Lorain magnetic system. Some 
time ago the Corporation determined if possible to have no more 
trolley system in the town, if it could be avoided; and they 
bave been carefully considering the merits of the various conduit 
and surface contact syst2:ms for the purpose of the extension lines 
they are about to put down. The Midland Evening News says that 
the Committee paid two visits to the Tramways Exhibition in 
London in July, and were impressed by the Kingsland system, 
which was showa there. As the result they passed a resolution 
in favour of adopting this system, and this is now fully confirmed, 
as the result of their visits to Wolverhampton, and the works of the 
Kingsland Electric Traction Syndicate, ia the Wednesfield Road. 
The extension lines on which this system will be adopted, will com- 
prise about 3} miles of double track. We understand that the 
Kingsland Syndicate are now preparing to make large additions to 
their worke, and to equip the same with the latest and most im- 
proved machigery and automatic tools.“ 


Torquay.—On 27th ult. a lengthy mecting of the T.C. 
was held in reference to the proposed tramways, and to the E.L. 
Committec's recommendation for the erection of a new power house 
aud other works at a cost of £17,593. In answer to a question, it 
was stated that the cost of the surface contact system recommended 
by the deputation would amount to £10,000. After a long debate, 
in the course of which details of the routa were minutely discussed, 
it was resolved to refer the matter back to the Committee, with 
instructions to prepare a complete scheme, to be constructed in 
sections, with an estimate of the cost. 


Worcester.—The Worcester Tramways Co., Ltd., has 
asked the T.C. to extend the pricd within which it must take 
current for the trams beyond December lat. The electrical engineer 
having reported the neat comp!et:on of the supolementary generating 
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tation, and in view of the fact that as far back as April last the 
oompany was urgently informed of the necessity for constructing 
its lines in the centre of the city by the end of July, the Elec- 
tricity Committee recommends the Council to adhere to the date 


originally fixed. 
ü ̃ ... 2. 


TELEGRAPH AND TELEPHONE NOTES 


Cape Colony.—lIt is officially announced that the tele- 
ph traffic forthe year ending June 30th last was 4,427,922, and 
the receipts £326,601, an increase of 572,694 in the number of 
messages and £90,913 in the revenue derived, as compared with the 


previous year. 


Continental  Notes.—The Journal Telegraphique. of 
August 25th, contains several items of interest to electricians. 
Not the least important of these is a paper by Herr Zappe read on 
February 25th last, before the Society of Electrical Engineers at Ber- 
lin, of the establíshment of an underground telephone wiring system 
by the German Post and Telegraph Administration. Herr Zappe 
describes the old system at some length, and the defects inherent 
in an aerial system in large towns. These difficulties decided the 
Administration in 1888 to commence a gradual change in the 
direction of canalisation, and for this purpose considerable sums have 
been voted from the Imperial Budget. The fundamental idea of 
the new system is to suppress all the great arteries of the aerial 
system and tbeir connections, and replace them by canals which 
will connect each group of houses with the telephone station by a 

incipal cable of several conductors. The latter terminate at each 
block in a distributor from which the lines ramify towards the 
various offices by means of cables containing only a few wires 
placed in special distributing canals. In the offices these cables 
terminate in another distributor from which ramify the single 
wires to the subscribers. Some excellent illustrations and diagrams 
are given in the paper among which tho figure of the street box is 
the most striking. 

The same Journal gives the full text of the Convention between 
Great Britain and Norway concerning the exchange of Press 
telegrams at a reduced price. It provides for а reduction of 50 
per cent. in the charges with a minimum charge of £0 ore in 
Norway and 10d. in England. The service is restricted between 
the hours of 6 p.m. and 9 a.m. the following morning, local time. 
The usual restrictions common to Press telegrams and their contents 
are agreed on and it is undertaken that the new tariff shall come 
into operation “ ав soon as possible and on a date fixed by common 
consent of the two States.” The convention was signed in London 


on February 24th, 1902, and in Christiania on February Ist, 1902. 


In view of the fact that a staff is now being trained in the 
Central Telegraph Office of London in the manipulation of the 
Murray Telegraph, it is interesting to note that in Germany, 
according to the Elrktrotechnishe Rundschan, the Administration of 
Posts and Telegraphs has been engaged for some time in trials with 
this apparatus which promises, it appears, very satisfactory results, 
although it may not realise the hopes of the inventor of trans- 
mitting up to 14,000 words per hour on a duplexed circuit of 
medium length. The great advantage of this apparatus consiste, 
says our contemporary, in its very simple construction and its small 
dimensions, which make it possible to instal and transfer stations 
with great promptitude. In America Mr. Murray bas obtained 
most successful results with lengthy lines. On a copper wire 
between New York and Chicago (1,218 miles) the Murray system 
has transmitted without translation 77 words, and with translation 
102 words per minute. 

On April Ist last, says the Archiv fiir Post und Telegraphic, a 
German urban telephone system was inaugurated at Hankou, in 
China. The 35 exchanges are connected with a central office by 
double conductors 1:5 mm. in diameter and furnished with the 
very latest apparatus. 

L’Elektricitat reports that disturbances have been noticed for some 
time past iu the telephone communications between London and 
Berlin. After considerable trcuble they have been found to be due 
to wireless telegraphy experiments. An induction coil excited the 
telephone apparatus within a radius of over 500 metres. It has been 
decided in consequence to abandon the application of wireless 
telegraphy in the neighbourhood of telephone lines, so as not to 
paralyse them by the effect of the induction coils. The application 
of wireless telegraphy thus becomes limited to communications 
between maritime stations and ships. 


International Telephones.—The trunk line between 
Rome and Paris is all but terminated. The only portion that 
remains to be completed is the section betwecn Acquapendente 
and the Italian capital. 


Italian Telegraphists.— The Professional Asscciation 
of the Italian Telegraphists held their first annual conference at 
Bologna on July 29th, 30tb, 31st, and August Ist, under the 
presidency of Cav. Adolfo Franchini. The conference dealt with 
the financial position of the association and the question of 
organising a referendum system and a number of other matters of 
purely domestic interest. Attention was then given to the 
questions of staff hygiene, Sunday rest, the bonus system of 
Working, and fines for errors in telegrame. Later it discussed the 
eubjecta of the professional schools and the establishment of a 
climatic colony for telegraphists at Como. The discussion on staff 
hygiene, whioh was opened by Signor Montinari, disclosed many 


curious facts, not the least curious being the description of a room 
in which telegraph work is performed in Naples. The room is 
situated under the level of the street, has a width of 6 ft., a length 
of only 11 ft., and is 18 ft. in beight. In this room which is 
dependent entirely on artificial light an average of 15 persors 
perform their daily work. The postal employés, it was stated, were 
in an even worse plight. The conference decided to ask for a 
sanitary service whose duty it should be to inspect the offices and 
attend to questions of health and disinfection. A demand was also 
made for electric light, artificial ventilation, spittoons, a prohibition 
of expectoration elsewhere, and a number of other reforms. Oi: 
July 31st a visit was made to the house and family of Marconi, 
where the delegates were received by Marconi's father, mother, and 
brother, and presented with photographic souvenirs of the inventor 
and their visit. Over the door, it appears, the following inscrip- 
tion has been placed: Onore al merito di Guglielmo Marconi 1l 
qual in questa casa facendo le prime prove ancore giovinetto cx | 
suo ingegno e collo studio invento il telegrafo senza fili Nell anno 
MDCCCXCV., Ammirato dall'Italia e dall'Europa.” A telegram 
was despatched to Marconi nominating bim the first honorary 
member of the Society. To this Marconi replied from Bournc- 


mouth acknowledging the honour. 


Telegraphic Interruptions and Repairs :— 


CABLES, INTERRUPTED, REPAIRED, 
Latakia-Cyprus ee ee ee ee ee ee June 20, 1899 ee ee 
Communication with Carthagena and Barran- 
quilla (Columbia) 3 А $a Se Deo. 8, 1900 ; 
Trinidad-Demerara No. 1 ee Aug. 27, 1901 ° ee 


.. April 18, 1902 a 
.. Мау 8, 1902 we ө» 
° May 8, 1902 ee эе 
ee May 8, 1902 ES ae 


Communication with Bolama as © 
8t. Lucia-Bt. Vincent oe ee ee oe 
St. Lucia-Grenada E P. - T 
Dominica- Martinique. ee ee ee 
Bt. Lucia-Martinique oe ee ee ee es May 8, 1902 ec 

Guadeloupe- Martinique "n es 90 .. Мау 9, 1902 as 
Santa Cruz de Teneriffe to Tejita de Tcnoriffe July 4, 1902. ., e 
Puerto Plata-Martinique  .. P July 10, 102 V 
Guantanamo-Mole St. Nicholas .. Aug. 5, 1902. 

е .. Aug. 18, 1902 


Cayennc-Pinheiro ee oe € 
Nagasaki-Fusan 9 in T .. Aug. 27, 1902 .. August 28 
LANDLINES :— 
Route ria Hanekin on Persian en on. : . Feb. 24, 1900 .. es 
Communication with Tientsin and Taku ria 
Helampo 5 px T és > .. July 18, 1900 „ Vi 
Communication with Juneau, Alaska .. Aug. 13, 1902 is 


Worcester Telephones, — À Committee has recom- 
mended that an expert should be engaged by the T.C. to advise аз 
to the desirability of establishing a municipal telephone system in 
the city, and prepare an estimate of the probable income and 


expenditure. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 
Amsterdam.—September 8th. Underground high pres- 


sure and. low pressure cable system (thrcc-phase, direct and 
telephone). See Official Notices” July 4th. 


Aston Manor. — September 19th. Coal bunkers and 
conveyor for the electricity works. Sce “Official Notice,” 
August 29th. 


Bedford.—September 15th. 
See Official Notices August 29tb. 


Welgium.—^eptember 13th. Tenders are being invited 
until the 13th inst. by the Belgian Government, for the supply of 
the plant and apparatus required for an electric lizhting and power 
transmission installation in the new Constructional Arsenal, Longus 
Rue d'Argile, Antwerp. Tenders аге to be sent to L'Arscnal de 
Construction, Marchè-aux-Grains, Antwerp, whence particulars 
may be obtained. 


Bristol. — September 10th. Electric wiring, bells, 
telephones; also boilers, economisers, piping, &c, for the 
Guardians’ Infirmary. See Official Notices August 8th. 


Two boiler fecd pumps. 


Bristol. — eptember 30th. Two 750-Kw. single-phase 
steam alternators. See “Official Notices " to-day. | 


Burton-upon-Trent.—September 30th. — Supply and 
laying of electric mains, conduits, junction boxes, &c. Bes 
“ Official Notices " to-day. 


Christiania,—September 13th. “ Telegrafog-Telefon- 
material,” for the Norwegian State Railways. See this column for 
August 15th. Further particulars can be obtained on application to 
the office of the Inspector of Telegraphs, Stoners Gade, Christiania 


Dresden. — October Ist. A competition for a safety 
apparatus in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 
of the town of Dresden (Saxony). Three prizes of 5,000, 3,000 and 
2,000 marks will be awarded. 


Dumfermline.— Offers wanted for the lighting of 
Lockside coal and fireclay works, Townhill, Dumfermline. 
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Dundee,—September 21th. Section A, water-tube 
boilers, with mechanical stokers and superheaters; Section B, 
induced draught apparatus, also carbons for public lamps. Sce 
two “Official Notices to-day. 


Dungannon.—September 24th. (баз producer plant, 
gas engines, dynamos, &2, for the Council's electricity scheme. Sce 
'* Official Notices“ to-day. 


France.—September 9tb. The French Ministry of the 
Colonies is inviting tenders until September 9th for the supply of 
100 tons of annealed galvanised iron wire, 5 mm. diameter, and two 
tons ditto, 2 mm. diameter, for the Post and Telegraph authoritics 
in Cochin China, and 50 tons ditto, 5 mm. diameter, and one ton 
ditto, 2 mm. diameter, for Tonkin. Particulars may be obtained 
dua and tenders are to be sent to, Le Ministére des Colonies, 

aris. 


Italy.—September 27th. The Italian Department of 
Public Works will on this date consider offers for the ccncessi n of 
an electric tramway between Bayonne and Vigo. 


Kirkealdy.—September 8th. Electricity meters for the 
Corporation. See "Official Netices” August 22nd. 


Launceston (Tasmania).—September 15th. The Cor- 
poration wants tenders for polyphase generating, transmitting, 
transformirg and distributing apparatus, reconstructing existing 
plant, enclosed arc lamps, &c. Bee" Official Notices May 23rd. 


N.E, Railway,—October 7th. The directors are in- 
viting tenders for the complete electrification of about 37 miles 
of standard gauge line (double track mostly). For further 
particulars see our “Official Notices ” July 25th. 


Norway, — September 13th. The Norwegian State 
Ra‘lway authorities in Christiania are invitiag tenders until the 
13th inst., for the supply of 274 tons of galvauised iron wire, 5,£00 
porcelain insulators, &c., for the telegraph service. 


Spain.—September 19th. Tenders are being invited 
until September 19th by the municipal authorities of Cabeza del 
Buey (Badajoz province), for the concession for the electric lighting 
of the town during a pericd of 25 years. Tenders are to be gent to 
El Secretario del Ayuntamiento de Cabeza del Buey (Badajoz), 
whence particulars may be obtained. 


Spain.— September 20th. Tenders are being invited 
until September 20th, by the municipal authorities of Malagon 
(Ciudad Real province) for the concession for the electric 
lighting of the town during a period of 20 years. Tenders are to 
be sent to El Secretario del Ayuntamiento de Malagon (Ciudad 
Real), whence particulars may be obtained. 

Spain.—September 23rd. Tenders are being invited 
until the 23rd inst., by the municipal authorities of Celanova 
(province of Orense) for the concestion for the clectric lighting of 
the town during a period of 20 years. Particulars may be obtained 
from, and tenders are to be sent to, El Secretario del Ayuntamiento 
de Celanova (Orente). 


Spain.—September 29th. The Public Works Depart- 
ment, Madrid, wants offers for concession of an electric tramway 
between Vigo and Bayonne. 

St. Petersburg.—November Ist (14th). The T.C. 
invites tenders for the reconstruction of the three town tramway 
lines, hitherto worked by horse traction, with e'ectrical power, and 
the construction of an electric station. The terms of the tender, 
also application forms with particulars, will be sent free at 
once either by post or wire. The last date for the production 
of projecta and offers is as above, and applications should be 
addressed: Stadt Amt, St. Petersburg, Russia. 

Swindon.—Septeinber 19th. Lighting switchboard and 
all accessories. See “Official Notices to-day. 

Tien - Тїп, — November 30th. The Municipal 
Secretary at Tien-Tsin is calling for proposals for the lighting of 
the British concessions by electricity. See this column for August 
15th. 


CLOSED. 
Blackheath, — Messrs. Home & Rowland, of Old 


Charlton, S. II., have received an order from the Blackheath and. 


Greeawich District Electric Light Company, Limited, for two 
bigh-pressure fuseboards for sub-station use. 


.Eastbourne.—4A T.C. Committee has accepted the tender 
of Messrs. Manlove, Alliott & Co., Limited, of Nottingham, for 
the supply of a six-cell refuse destructor and three boilers, at 
43,892. 

Halifax.—The Corporation has accepted the tender of 
Askham Bros. & Wilson, Limited, for the supply of 12 sets of 
crucible cast-stec] points and crossirgs at £16 12а, 6d. per set. 


Liège City Trams.—Moessrs. Willans & Robinson have 
secured an order for two 380-u.P. engines for direct coupling to 
dynamos made by the Cie, Internationale d Electricite, for supplying 
power to the tramways. 


Lowestoft.—The Corporation is purchasing foreign rails 
for its electric tramways from Mesers. A. Penney & Co., of 
Fenchurch Street, E. C., and Messrs. G. Wimpey & Co., of 
Hammersmith, will construct the permanent way. The two 
contracts together amount to just under £40,000. 

Maidstone.—The tender of Messrs. Rowland, Carr & Co. 
fcr the supply of 18 miles of cast-iron troughing has been accepted 
by the Council. | 

Warrington.—The Tramways Committee has accepted 


the following tenders in connection with the electric tramways - 


The St. Helens Cable Company, Limited, for cables and joiat-boxes, 
£276 4s. 6d. ; Messrs. George F. Milnes & Co., Limited, for four 
jacks and a pair of girders, armature- removing bogie, and two 
travelling jacks, £60. | 

Wolverhampton.—The Guardians on Friday accepted 
the tender of Messrs. G. H. Woods & Co., Blackburn, amounting to 
£6,802, for the electric lighting of the new workhouse. The tender 
provided for the supply of Bellies engines, E. C. C. dynamo, 
Callender mains, and Chloride accumulators. 

Wrexham.—The Corporation has decided to instal a 
600-н r. Willans engine for driving a Lancashire Dynamo and 
Motor Company's traction generator. 


qr pee M EER 


FORTHCOMING EVENTS. 


Wednesday, Septemb2r 10th.—Opening of the British Association 
mecting at Belfast. 

Tuesday, September 16th.—Newcaastle-on-Tyne. Celebration of 
the Jubilee of the Formation of the North of England 
Institute of Mining and Mechanical Engineers. 

Wednesday, September 17th. Annual meeting of the Institution 
of Mining Enginceers, Newcastle-on-Tyne. 


K„35ĩN3òñĩ7é%e⁶; ...... 


NOTES. 


Erratum.— An error occurred in the drawing of fig. 2 
in Mr. К. Gulstad's article on the “Vibrating Cable Relay," p. 295, 
August 22nd, the local circuit through the artificial cable p, and one 
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set of relay windings having been shown by mistake with an 
Fs connection. We reproduce herewith the figure in its corrected 
orm. 


Shock Fatalities.—The inquest on the native killed by 
contact with a broken electric wire on the footpath in Dharamtall 
Street on the night of July 5th, proved in evidence that an hour 
elapsed after the accident before the current was out off. The jury 
returned a verdict of death from shock by contact with a live 
electric wire, adding that sufficient precautions have not been taken 
by the Calcutta Electric Supply Corporation to have the current 
shut off promptly when breakages occur.— Siam Free Press. 

On Thursday morning last week, Frederick Bristow, a Corporation 
workman at Yarmouth, was changing the globe of au arc lamp in the 
South Beach Gardens, when somehow or other he received a 700-volt 
shock and fell, together with the ladder upon which he stood. He 
struck some concrete steps below, and sustained terrible injuries to 
his head and ribs, these resulting in his death at noon. Bristow 
leaves a widow and seven children. The electrical evidence at the 
inquest went to show that deceased ought, according to instructions, 
to have cut off the current before mounting the ladder. A verdict 
of ' Accidental death " was returned. 


Tractors for Military Purposes.—The competition 


announced for the spring of 1903 is postponed until October, 1903. 


See our Official Notices " to-day. 


Obituary.— The Aagust circular of the Tramways and 
Light Railways Association records the death of Mr. E. J. Trewhitt, 
manager of the Sunderland Corporation tramways. 7 


ыб. 


2 + 


ИЧЕ 


td 


| 


RURGESUDERSEGADERGSSCCUMEDEENEUU RE ME —T — — .. —— —— ——U—— . —— . MU ECOM E I MAMC VIENI —.—. —.—.—.— ͥ — a a aa 


Vol. 61. No. 1,293, Вегтемвев 5, 1902] THE ELECTRICAL REVIEW. 


397 


Electricity on Canals.— Some of the leading Conti- 
dental electrical companies now propose ito extend their sphere of 
activity to the construction cf canals, no less than four competing 
at present for the cox tract forthe building of the projected con- 
nection between the River Danube andthe Oder. ‘The first is the 
Siemens & Halske Co., of Berlin, which the Börsen Courier of that 
city states bas elaborated a scheme on similar principles to thcse 
followed in the case of tte Teltow Canal, and has associated itself 
with a group of engineering firms at Prague, headed by the Daniek 
Worke, for the execution of the project. The Austrian Union Elec- 
tricity Company, in conjunction with several Moravian ard Lower 
Austrian engineering works, led by the Brunn Works, is the eccond 
competitor ; the United Electricity Works, of Vienna, is the third; 
and the Austrian Schuckert Company the fourth concern which in- 
tends to endeavour to obtain the contract. 


Lectures.—We have received a copy of the syllabus of 
courses in electro-chemittry and electro-metallurgy, which are 
being arranged to commence in October at the Owens College, Mar- 
chester. The even ing courses in clectro-chemistry and the Satur- 
Cay afterroon courses in electro-metallurgy are to be given by Mr. 
R. S. Hutton, M.Sc. Copies may be obtained on application to Mr. 
Sydney Chaffers, registrar, at the College. 


Monarch Motor Company, Limited.—In the High 
Comt cf Justice on We dr esday, September 3rd, the Vacation Judge, 
Mr. Justice Swinfen Eady, had befcre him tke matter of the 
Morarch Motor Company, Limited, which was the petition of 
8. C. Smee, a judgment creditor, for tbe winding-up of the com- 
pary.— Mr. Kenyon Parker, who represented the petitioner, seid 
that since the presentation of the petition Mr. Smee had been 
approached by a shareholder who, believing that the company pos- 
ecssed very valuable assets in the shape of patente, desired that it 
should continue work, and therefore bad offered to take a transfer 
cf the petitioner's debt and to pay the costs of tbe petition. In 
these circumstances, counsel had to ask that the petition sbould be 
dit miseed.— His Lordehip acceded to the applicaticn. 


The Salary Scandal: An American View,—Com- 
menting upon our recent article on the Tonbridge vacancy acd 
salaries paid to central station engineers, New York Electricity 
tays :—“ Imagine a town in this country advertising for an experi- 
enced electrical engineer at a salary of $15 а week! It might just 
as well advertise for an experienced lawyer to serve as district 
attorney at the same salary. City and borouzh councils should be 
educated up to the fact that the engineering profession is as dignified 
a calling as that of either medicine or law, and that an experienced 
engineer expects to b» paid what he is worth, and not а coachman's 
salary.” 

Edison's Battery.—We read in a New York exchange 
that Mr. Edison is building a special electric car fitted with bis new 
storage batteries, to be used in the 5.0-mile reliability run in 
October under the auspices of the Automobile Club of America 
The journey will be to Boston and return. It will be the first 
public test of the invention. 


The New Telephone Régime in London.—A few 
months ago we applied for a Post Office telephone installation, with 
a view to comparirg its working with that of the National Tele- 
phone Company's system, and at the end of June last it was sup- 
plied and fixed. We looked forward t» a new era in telephony, 
when all calls would be answered, all conversations intelligible, and 
cross-talk, of all kinds, a thing of the past. Alas for our hopes! 

The usual procedure is to lift the receiver from the hook, and wait 
expectant. , . . . 

If we wait long enough, we are asked what number we wart; 
and once more we wait. 

If we grow restless, and agitate the hook, the flasning signal at 
the Central attracts the attention of the operator, and we repeat the 
call. Sometimes we get through, but twice out of three times we 
hear an " intermittent buzzing sound," or we are informed that the 
junctions are all busy, or the other man won't answer. In the 
meantime we hear little scraps of conversation, or a series of sharp 
cracks of painful intensity, or a confused chorus of calls between 
the operators— we have been left in circuit with this hubbub while 
trying to talk to out ris-«- vis before now. Not long ago we called 
for a certain number three times in half ал hour, and were informed 
each time that it was engaged. The number called was on the 
National system, and we got through at once with our National 
instrument; inquiry showed that the line had not been in use 
throughout the half-hour in question. Once we called up our Post 
Office number from our National instrument, and learned that it 
was engaged. We knew bettcr, and said so; we then got through 
to oureelves at once. 

What is the cause of all the trouble? Our Post Office instrument 
is not a whit better than the National, and we have far more difti- 
culty in getting through. An explanation would be appreciated. 


Appointments Vacant.—The Metropolitan Electric 
Supply Company, Limited, require a chief electrical engineer; 
chief assistant engineer is wanted for Doncaster electricity works; 
shift engineer for Rochdale at £65; an assistant mains engineer 
at Bristol at £2 108. per week; shirt engineer for Sheffield Corpo- 
ration, commencing at £120. See ‘(ficial Notices to-day. 

Personal.—We understand that Mr. Reginald R. Todd 
has resigned his position as chief engineer of the Metropolitan 


Electric Supply Company, and will terminate his engagement next 
spring. As will be seen in our advertisement columns, the directors 


of the company are open to receive applications for the vacancy from 


properly qualified engineers. 


Mr. Pearson, superintendent of the instrument room of the Central 
Telegraph Office, in Cape Town, was recently presented, by Mr. A. 
Tregarthen, acting caretaker, on bchalf of the staff, with a handsome 
liqueur stand and a picce of plate, prior to his departure from Cape 
Town to take up an appointment at Stellenbosch. 

Mr. J. E. Lloyd, general manager of the Cape Town Tramways 
Company, was lately married to Miss Minnie Grey, the ceremony 
taking place at the Iccal Presbyterian Church of Bt. Andrew. Mr. 
Donald McDonald, superintendent of the Tramway Company, 
officiated as groomeman. 

Mr. Lachman has ceased to bc a director of the Sir Hiram Maxim 
Electrical and Engineering Company, Limited, and tbe vacancy 
has been filled by the election of Mr. Thomas Wood, a director 
of the Cordova Central Railway, Limited, &:., as deputy chairman 
of the company. | 


THE CENTRAL STATION ENGINEER. 


Мв. C. Влвкнам, who is leaving Bedford to take up the position 
of mains superintendent at the Croydon Electricity Works, was 
presented on Friday last with a handsome clock in case, suitably 
inscribed, by the members of the staff and employés. 

On Thursday, August 28tb, the staff and employés of the Angus 
Electric Light and Power Company, Limited, Montrose and 
Brechin, were entertained to dinner at Montrose by Mr. H. HALE, 
engineer and manager, on the occasion of his approaching marriage. 
During the repast various toasts were proposed, including “ Health 
and best wishes to Mr. Ha'e and bis future wife." Mr. H. Dixon, 
chief engineer, Brechin, presented Mr. HALE with a magnificent 
marble timepiece, subscribed for by the staff and employ “. 

Mr. JENKINS, the mains engineer at Clifdon, has been appointed 
deputy borough electrical engineer at Bedford. 

Mr. T. J. BALLARD, superintendent of the mains department of 
the Sheffield Corporation Electricity Works. was married on August 
27tb, to Miss Agnes Thompson, eldest daughter of Mr. J. T. 
Thompson, of South Street, Sheffield Moor. ‘The presents included 
a handsome one from the staff at the electricity works. 

Owing to the imminent transfer of the undertaking of tke 
Woolwich District Electric Light Company. Limited, to the 
Woolwich Corporation, Mr. T. M. Corson has resigned the position 
of resident engineer, and has accepted the post of engineer and 
manager to the Hamilton Electricity Supply. Mr. H. WALKER has 
been appointed as his successor at Woolwich. 

The salary of Mr, PERCY PRIESTLEY, assistant electrical enyiaeer 
to the Halifax Corporation, has been advanced from £180 to £200 
per annum. 


NEW COMPANIES REGISTERED. 


Northampton Street Tramways Company, Limited (74,673). 
— This company was registered on Augu-t 20th, with a capital of £45,000 in 
4,000 ordinary and 500 preference shares of £10 cach, being a re-incorpuration, 
under the Companies’ Acts, 1852. 1:20, of the Northampton Street Tramways 
Company, constituted by the Northampton Street Trainways Act, IC: the 
Northampton Street Tramways Extension Act, 1592; and the Tramways Orders 
Contirmation Act, 1892, which Acts relate tinter alias to the construction, main- 
tenance and working (by steam or other mechanical power or othcrwise) of 
tramwavs in and near Northampton. The resolution to convert the concern 
into a limited liability company was passed on July 1511, 1902. At the date of 
conversion all the shares were taken up, and all, except two, were fully paid. 
£2 had been paid on each of the two shares, Registered office, 72, Abingdon 
Street, Northampton. 


CITY NOTES. 


Tyneside Tramways and Tramroads Company. 


Tus third general meeting of the shareholders of this company was 
held at Newcastle-on-Tyne on Saturday, Mr. W. A. Watson- 
Armstrong presiding. The report stated inter alia ; — 


The capital authorised by the Act was £150,000. and there was power to 
borrow £20,000 in respect of cach £6),C0) of capital upon the conditions which 
Parliament makes in cases of the kind. At the meeting of sharebolders in 
October, 19)1, a report of the exact position of the matter at that time was 
presented, and it was agreed that the directcrs should issue a prospectus to the 
publie offering £129,000 of the capital for subscription, This was done, acd the 
amount subscribed for is £57,659 in all. 

By its Bill of this year the company obtained power toraise £20,000 additional 
capital and to borrow 45.00) in respect of it. It can therefore now raise a sum 
more than suffleient to carry out the whole of the proposed lines, and will at an 
early date ‘give the ex' sting shareholders an opportunity of increa ing their 
holdings. 

At the February mecting, а hopo was expressed that the lines 
authorised by the original Act would be constructed and in operation by the 
end of June; but there has been more diticulty and expense than was 
anticipated in obtaining the land required for the tramroad between Wallsend 
and Gosforth, and in the negotiations with tbe County Council for increasing 
the width of Willington Cut Bridge, and the purchase of the land for that 

urpose. The bridge work is being carried out by the County Council at the 
joint expense of the company and the County Council, In the meantime an 
arrangement has been come to, whereby a temporary line has been constructed 
and is to be uscd until the permanent works are complete. There has also 
been much serious trouble in obtaining the necessary trucks for the care, 
owing to the delay of the manufacturers, the timo for their delivery being 
already two memths past. But for these difficulties the hope expres ed that the 
] nes would be in operation in June would have been falmtled. It is contilently 
expected that they will be in full operation be fore the expiration of not month. 
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The Carman, in moving the adoption of the report, said that 
as regarded the capital of the company, although the public had so 
far only subscribed some £87,0C0 of ihe required amount, the 
directors, who could see their way to obtain the money necessary 
to complete the line, bad so far made no effort to dispose of 
further shares; for, being satisfied as to the immediate success of 
the venture, they thought it only fair to those shareholders who 
had from the first shown confidence in them to give them the 
opportunity of securing further benefit from the company before 
offering fresh shares to the public. The company in a few weeks’ 
time would, be trusted, have entered upon its career as a dividend- 
earning concern, and while that would be ratisfactory to them all, 
it would also play а rseful and beneficent part in the lives of the 
Jarge industrial population of Tyneside. Since tbe report had 
been issued, the permanent way bad been inspected, and they 
expected the clectrical equipment to be inspected ina few dayr, 
and then they could start a service ketween Wallsend and North 
Bhields. 

The report was adopted, and the retiring directors, Mr. G. E. 
Henderson and Dr. Merz, having been re-elected, and other 
business traneacted, the proceedings terminated. 


Stock Exchange Notices.—The Committee has appointed 
a special settling day as under:— Wednesday, September 10th. 
Willans & Robinson, Limited, £105,C00 4 per cent. first mortgage 
debenture stcck, and provisional scrip certificates for a further issue 
of £135,000 4 per cent. first mortgage debenture stock. The Com- 
mittce has also ordered the undermentioned securities to be quoted 
in the Oflicial List :—National Telephone Company, Limited, 
£1,(00,000 preferred stock, in lieu of the 200,000 preferred shares 
of £5 each, Nos. 590,001 to 790,000, now quoted. Willans and 
Robinson, Limited, & 105, 000 4 per cent. first mortgage debenture 
stock, in lieu of the 4} percent. first mortgage debenture stock now 
quoted; and provisional ecrip certificates for a further issue of 
4135, 000 4 per cent. first mortgage debenture stock. 


Hadtield's Steel Foundry Company.—The directcrs 
have paid an interim dividend at the rate of ]O per cent. per 
annum. | 


TRAFFIC RECEIPTS. 


— -— 32 —T—T.?—— — 


Receipts for Miles 

Week the weck. Total to date. | open. 
Company. аза s Ser == Mr ER 
E ending | Inc. or This Last 


dec. lycar. year, 


| | £ | £ £ | £ 
Blackburn Corp. Trys. .. Aug. 9 872. + 78 19,187 + 8,131 124 | 133 
Blackpool and Fleetwood; ,, 30 1,561 | 4410 12,125 — wit 77 7 
Bristol Trys. & Car. Co. „, 29 5,000 71,3011! — | — 28 | 28 
British Elec. Trac. Co. | | еи А | 
_Devonport Mar „ 92 517 — 18 14,415 4 472 5 5 
Dudley Stourbridge. s 22 B3 — 3 2485.4 3,233 182 195 
Gateshead — ..  ..| „ 22 871 4166 24,219 + 3,846 10i | 
Gravesend ae = ae. 202 — 715 E 34 — 
Greenock—Pt. Glasgow 5» 22 618 4430 16,619 410,073 тА 74 
Hartlepool ; qp чуу 9 880 + 98 8,50 + 1,021 67 4j 
Kidderminster.. .. „ 2 155 — 17 4,116 — 43 4 
‘Merthyr .. v2 “ae ee 2 205 — 71 6.811 — 1,882 8 8 
Middleton Ре w ud 322 — 6.728 us 81 — 
Oldham Ashto $e. e. ee 690 + 9 17,548 + 697 8 8 
Poole .. «se. „ 22 378 — 54 накб — 170 32 83 
Potteries oe 07e gp 22 1,19 — 51 | 48,718 + 1,854 282 Qk 
Southport ... „„ 22 481 7114 кло J 2,923 57 54 
South Staffordshire. „ 22 712 —192 25,868 + 123 211 224 
Swansea баг xy aa 550 — 58 15,70 + es 5% 54 
4 1 
Tynemouth - cat + ee 4M 4 5 9,677 + 891 31 3j 
Wolverhampton рш. „ 22 809 7197 5,997 + 4,000 10 22 


Weston - super - Mare. 
Central London Railway 
City and S. London Ry. 


54.214 J 516 6 6 
93,678 + 8,117 6} 42 


Taunton...» M E 1 1 E 
| 


Doncaster Corp. Trys... — | — ' — | 716 Ebr hir 
Dover Corporation Trys. „, 830 319 4-12 7,693 7 115 S 8 
Dublin United Trys. ... „, 29 6,118 | 47/1 45,99 — 429 46 46 
East Ham Tramways ..` „ 90, 557 | +161 — | — 5 43 
Glasgow Corp. Trys. _.. „ 30 12,505 —581 154,234 — 6,053 56 | 464 
Liverpool Overhead Ry. „„ ЗІ | 1,550 —120 14,648, — 1,066, 62! 63 
Newcastle Corp. Trys. .. „ 80 2,953 — — ic a Бы 
Sunderland Corp. Trys.) „ 31 1,530 | T. ке: == 17} | 17} 


STOCKS AND SHARES. 

° - Wednesday Evening. 
Wir the Money Market in a somewhat perturbed condition, and 
the price of Consols dropping daily, the Stock Exchange is notin a 
particularly happy frame of mind. Dulness of quotations, combined 
with absence of business and miserable weather, are the principal 
features, and the Loliday of Saturday is welcomed as affording, at 
least, come relief to the joyless week. Beyond the American Market, 
there is no activity in any of the departments round the House, and 
the Yankee boom is all on behalf of people “оп the other side,” conse- 
quently bringing but a very small amount of profit to Capel Court. 
Prices in the electricity eupply section are almost motionless, but 


changes that have occurred are in the upward direction. Telegraph 
Stocks exhibit no movements of importance, although the narrowing 
of quofations in this department calls for special comment, and elec- 
trical railway stocks are nnaltered on tbe week. 

After the countless times that we hammered away at the folly of 
quoting absurdly wide margins between buying and relling prices 
in the electrical markets, as marked in the Official List of the 
Stock Exchange, it is, іг deed, a pleasure to see that an effort at 
reform is at last being made in this direction. Of courte, nob:dy 
supposed that the jobber in the Stock Exchange got £1 s share 
“turn” on Eastern Extensions, or 10 per cent. on Eastern 
Telegraph Ordinary stock. Nevertheless, the dealers themeelves 
are responsible for the prices which appear in the List, and the 
width of margin between the two quotations sent out was enongh 
to keep investors away from tke market, for they would fear to 
embark capital in things which were apparently so difficult to 
negotiate that abnormal prices bad to be quoted. In addition to 
eeveral of the Telegraph stocks which are teing reformed in this 
fashion, National Telephone issues are also benefiting in a similar 
way, and so are Globe Telegraph and Trust shares of both kinds, 

National Telephone First and Second Preferences are somewhat 
wanted by reason of the high rate of interest which they return, 
and at 124 and 114 respectively show rises of 10s. cach. The price 
of the Deferred stock has been narrowed to 55—57. 

A noticeable feature in the telegrapb section is the growing 
demand for the prior stocks, and several of the Debentures register 
advances. Direct West India Cable 44 per cent. Debenture is 
two points up, and gains of 1 percent. have occurred in both tho 
Debentures of the Eastern and South African Telegraph, while 
Eastern 34 percent. Preference stock is 2 better. London Platino- 
Brazilian 6 per cent. Debentures, although nominally one down, are 
really a couple of points to the good, because the 3 per cent. dividend 
deducted last week has to be taken into consideration. It would 
appearas though the demand for electricity supply stocks of the 
most gilt-edged type were spreading into the telegraph market, 
where there is little stock cn offer to ratisfy the demand of the 
investor on the look-out for a cheap and good security. Eastern 
Extension shares and Eastern Ordinary stock are both a trifle 
harder. | | 

The somewhat clumsy pun which turns City and Burrey into City 
and Sorrow stock, has perhaps been the cause of directing more 
attention to the affairs of this foolish undertaking than they would 
have received otherwise. From what is now going on, it may be 
inferred that the company's name will soon be no longer known, 
and nobody will be badly hurt if it disappeared as early as possible; 
unavoidable delay, however, has occurred in the issue of the 
„independent directors’ report. The price of North-Eastern 
Railway stock is moved more in accordance with the news 
regarding financial troubles in the North, than it is in reference to 
intrinsic value. As already mentioned, there is no change to report 
in the prices of the electrical railway stocks. 

Small holders of Central London varieties occasionally grumble at 
their being called upon to pay the stamp and fee on the stock when 
they tell it; ard quote the firmly-established rule, that such 
expense falls upon the buyer. It may therefore be pointed out that 
the man in the market who buys odd lots of less than £100 stock, 
is forced to put them into his own name, since he must wait until 
he has accumulated a sufficient amount before be can deliver it in 
the round sum which purchasers almost always want. For instance, 
a holder of five Deferred balf sharcs of the Central London has 
received £50 stock in exchange for his shares. He sells it, and is 
aggrieved at having to pay the stamp and fee on the sale, 
even as he did on the purchase. But the dcaler in the market who 
Luys it is not likely to come across another buyer of such a small 
sum, and so he has to put it into his own name. Where the full 
market value is given for little bits of stock, it is obviously reason- 
able that the transfer expenses involved by reason of the small 
amount should bo paid by the man who gets the market price. 

Jn the electricity supply section, Brompton and Kensington 
shares of both classes ате 4 up, and London Electrics have recovered 
their fall of last week. These changes practically exhaust the list 
of fluctuations. Westminster 5 per cent. Preference are 6. There 
is still a steady demand for provincials, but business in this depart- 
ment is not as good as it has been recently. 

British Electric Traction Preference at 123 are 4 easier upon а 
few eales, but traction shares, as a whole, are steady. Anglo- 
Argentine Trams command a good deal of attraction round about 
43, and Cape Electric Trams at 2} are a shade firmer. London 
United Preference keep at 11, but the partly paid shares have 
moved пр а fraction, and now stand at 8. Dublin Uniteds at 12 
and 15 for Ordinary and Preference respectively are unchanged, 
despite the success which attended the famous Horse Show this 
year, and the unusual number of visitors to the Emerald Isle. 
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SHARE LIST OF ELECTRICAL COMPANIEB.—TELESRAPH AND TELEPHONE COMPANIES. 


Prosent — | Cos Olosing шиг шш 
Issue. NAMB, OF for * : 
mire the last three yours, | Дд | pear | "Bepi ari: 
1699. 1900, 1901 Nissen. west 
82,300 | African roges Telegraph, 4 95 Debs. EE « | 100 | ... |... „ | 98 —K2 | 98 —102 Жш ee 
119 7001 8 .8 shares, Nos 1 ,000 0 eo 10 * een ITI 31— 44 31— 44 eee on 
304190 An d лү, а a Nos. 1 to 1,250 Red. — ... | 100 ToS i = i — 80 | 70 — 80 е 9 
П erican 2 " оов TM ove bee Stock is. 47 — £0 47 — 50 eee 
8,097,640 Do. do.  695Pref es „. Stoch] 6 8 %|92— 91 | 92 — 94 938 | 923 
3 бин do. Deferred see soe o [Btock| £1 7s. | 5s. 28. | 71— 7 71— 8 78 7% 
1 39,9008 arene MON 11044000 .. .. .. «| 6| 4 b 5%| 34— 4 31— 4 E: А 
1741029] Ро. LE 500 year 4 % Deb. Stoch Red. „„ ос 954 | 954 
' is = 95 — 97 5 
po Onuba Telegraph es 05 wee o5» oe s] 1017 Ф | 4% 4 5— 6 5s б e 
1 991 Do. eee 00 eo 00 ee 10 eee 13 — 14 13 — 14 133 
6500 i mar be -— "n 6 49| 47 47 34 — 3) | 24— 83 is 
* Cum. e *99 өө? TI TTA 8 — e e 
60,7102) Direct United States Cable ... ss „| 20/8 8 3 10 — 11 01 — D А 
4% | 3% 1% 104 — 10] 
96,300 ( Direct Wost India Cable, 4p X, Ves Deby, itin] 10| .. . | әв —101. [10 -x3 |... |... 
о онага Telegraph, "up Stock S кк 1%|7%[|7% из —128 |121 —126 p 121 
7 Pref. Btock eee eee eee 1 TT еее [ITI 8 — 91 90 — 93 91 89 
402, Do, 4 % Mort. Deb. Stock Red. , Stoch P .. {108 —112 108 —111 108$ | 108 
800,000 IARE ustralasia, and Оша Talagraph „| 10 7 7 |7 95 a 124 | 12 — 124 MU TA 
Stock eee Stoch eee 09 oe 0 —112 07 —110 108 10 b. 
700,000 ern and Bonth African Telegraph, 4 % 1050 Mort Deb) 100 |54% | ... | «. | 98 —101. | вә —102. |... | wn 
$00,000] Ро. t Déia (Mauritius Bub.) 1—8,000 | 25| ... | ... | ... |100 —103 7101 —1C4 zs I]. vide 
Y, Pref. 00 eve oes 0 . 9 eee ee 3 — 14 134— 13i 11 134 
150,000 Great Northern Telegraph, of Copenhagen 10 123 9165 9 15275, | 25 — 27 | 26 — 27 ө vee 
within Nos. 1 to 1,200, Bed. ne. б oes а = 2 = 
17,000 | Indo-European Telegraph РИ ee ids „ |. 25 |10 10 Y 1095, | 38 — 4? 98 — 49 ios ies 
100,000] London Platino-Brasilian Telegraph, 6 Y Debs. ... vee | 100 5 T .. [102 —1(6 |101 —105 xd А 
72,680 | Montevideo Telephone, Limited, Ord., Nos. 1 to 72,680 ... | 1 | 24 = t— 1 — 4 . 
86,492 Do. do. do. 595 Pref., Nos. 1 to 86,492 1/5 E 1— 1 t— 1 : 
299555 * Telephone, Fre Bock QU. эът а ARS * 5 P. 5 7 5 p pe p? | 
, shares өө i SA ass 3 — а 48— 4 eng 
1,966,667 Do Def. Stock er (és - d EDO To uus 60 64 xd 54 — 58 55 — 57 | 55} 
15,000 Do. 6 Oum. Ist Pref, [II] eee tee 10 6 6 6 11 — 13 12 — 13 eee eee 
15,000 Do, 6 Y Cum. 2nd Pref. ... 10|6 6 6 10 — 19 |11-— 12 11H! 11] 
250,000 Do. b 95 Non-cum. 3rd Pref., 1 to 260,000 5|5 5 5 4j— bi | 4ij— 54 | .. |... 
gerne 3 н LONE Monk BM. ... |Вёсск| 3495 | 34 34 is = 86 — 9) 
, e 100| ... | 4 4 102 — 102 —106 
171,504 | Oriental Telephone id Elec., Nos. 1 to 171,504, fully paid 1165 786 6 He] H— 15 
00,0007 Pacific and European Tel., 4 % Guar. Debs., 1 to 1, 1000 .. | 100 el el ae юе и 108 | s 
8,903 | Bubmarine Cables Trutz... : Cert. Е 110 —120 110 —120 | Ф 
68,000 | United River Plate Telephone iin 51791751751 4$— н: 44— 5i . 
40,000 Do. do. 5 Ф Cum. pref. "Мов. 140, 000 EI. аә 14— 5 44— 5 Я 
379,947: Do. do. b 96 Debs. see eee see Stock eee eee 1C1 —104 101 — 104 LJ 
15,6)9 | West African Telegraph, Shares 10| ... Sea — 34— 4} úi 
о West Ooast hs 1 Мов. 190, 000 and 53, 001--58, 008 28 | ... ees 97 = Р à— . vee 
307030 Western Tea ph td, Noe 1,500 gua. by Bras Ва „те. 10 „ & 7 11 12 neia i | iis 
um IB EC SEE TREE E И-Ы NE 
4 e eee eee 100 eee —' = 
ц Mi: рае" a ОС quu Е BEES de 4- 5} i- si | 
а . 6 - um. А eos $ — =. E 
4,669 Do, do. do. 6 Oum. 2nd Pref. eee 10 IT TT Ir 3 — 4 3 — 4 eee ° 
60,001 Do, do. do. 5 % Debs., Nos. 1 to 1,800 | 100 | ii | ae à | 99 —1C2 99 —102 991 | 


ELECTRICITY SUPPLY COMPANIES. 


100,000 | Blackheath and Greenwich Dist. Electric Light, Ord. ... 1 | ‘és Rss see i— 4 i— d ^ $us 
19.661 Brompton & Kensington i 14 Bep. Ord i0 0519761 | 8 e9, 6 V 8 K (eV 10 [10 — 10i 104 | у. 

6, , , — n oop 
20,000 7 V Oum. Pref.... 5 91 — 10 10 =» 104 103, pee 


Oharing Cross and Strand Electricity Supp! TR 995 5 9 9, 9% 10 % 9— 9j 9— 94 95 
do, do. Té Cum. TA — 5 52— Ы 5 ^ 
250,000 Do, do. do 495 Deb. Btock Bed. .. [105 —107 [105 —107 . 
*Obelsea Blectricity Bupply, Ord. өөө TII ove tee 5 6 V 51 4 y 4 b — 51 54— 58 53 5§ 
Do. о. Det. Btock Bed. . Stoch eee вее eee 1C9 —112 109 —119 eos eee 
Оңу of London Electric Lighting, Ord. 40,201—110,579... | 10 | 4 $ 0 $ 5%| 9—10 | 9— 10 | .. 
ро 6 % Cum. Pref., 1 to 40,000 . 10/6 S 6 e 12 — 18 12 — 13 | 1243] 198 
Do. b Deb. Btock, Berl. (iss. at £115) ‘all paid eee mr eee TII 122 —127 122 —127 eee eee 
Do. 449% 2nd Deb. Prov. Certs., all paid | 100 | ... | ... | ... 103 —106 1103 —106 | 1054 | 105 
County of Lond. & Brash Prov. Elec. Ltg., Ord. 1—40,000 10 41 7 4% | 84— 94 81— 9 8i | .. 
Do. do, do 6 V Pref., 40,001—60,000 | 10/6 & |6 114— 124 | 12 — 121 
Do. Deb. Btock, Prov. Certa (all paid) Rd. ve 0 TT) 109 — 112 109 —112 ee 
Námundson's Corp., Ord: Shares ..  .. .. 58 % 7 |7% | 6&— 68 | 6}— 62 65 
Do. do. 6 Ф Cum. Pref. eec coe oe ee ec oe 6 — 6 6 = 6 64 
Do. do. 4j 95 In Mort. Deb. ВіосЕ. ... | 100 107 —119 107 —110 1082 | ... 
Kensington and Knightsbridge Electio, Ord. — ... — ... b 11% 12% 10% 103 — 114 103— 114 s is 


4 Y Deb. Stock Stoch TD 101 —104 101 —104 eee oes 


V А kv 
do. 4% 1st MS. Db Bock ВА Btock 906 —99 26 —99 | 74] 


,000 Do. do, 
98,769 | Metropolitan Blectric Supply, 101 to 62,500 10 5% 6 3, ei% 15 —16 |15—16 | .. | .. 
£20,006 3 Do 4 odit M Моо Debenture Btock vee 108 —112 108 —112 ee - 
Do. Mort. Deb. Btock Bed. eo eos 99 —102 9) —102 ees eos 


3i Ded. Btock Red. 97 —100 97 —100 |. | 
1g— 23 1g— 23 eet eee 
ёс. 4 Deb. eee eee 100 een eee eoe 80 — 80 80 -— 90 


Bouth London Blectricit ө - ee 5 ө» ве 21— 3 2$ - 3 ET 
Westmizetar Nlererie cdi 4] РАР ss aes Б |18 & 101 104% | 11 — 12 11 — 12 | lle E 
* Subject to Founders ЗЬ 


bares. 1 Quotations on Liverpool Btock 
ва otherwise stated all share are fully nds paid in deferred share warran 5 е Бара used as capital, 


paid. | Divide 
Dividends marked § are for 4 year, consisting of the latter part of. one year ard tbe fret part 


Stoch ELI III) [II 
8,653 | Notting Hill Electric Lighting з - - oe | 107 $ 7 5 |6 $ 194 — 144 | 13$ — 143 EN ее 
J Ord. b 1 14 14 1 —15 1 — eee eve 
40,000 | Bt, James's and Pu Electric Light, JN 5 X Ы, 2 4 at 154 
WW 


amaaa 8 XA GET ВИ A ———— 


"da "> 
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SHARE LIST OF ELEOTRICOAL OOMPANIEB.- Continued. 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 


Oiosing Olosing Business dea) 
Present 
Ievan. HAME, Lug. n. pt. drd. | sept Sed, 1, 
Highest. | Lowest, 
20,000 British Aluminium Н Cum. Pref. TT) ТТ pee 4— 5 4— 5 ees m 
800,0001 Do. do. 1st Mort. Deb. чок Bed. pes 83 — £8 83 — 88 sos AM 
62074 | British Electric neten EE: 9 «| 123— 13} | 124— 183 | 124] 19) 


124— 13 | 1241— 127 121 19] 
194 —197 |124 —127 | 126 | 195% 
71— 72 | 71— al a |. 
54— 6 53— 6 een 06е 
13s. to 15s. | 138. to 156. T 
16/6 to 17/0 | 16/6 to 17/0 | ... vee 
11— 18 11— 18 oes pee 
là— 2 11-3 Ls 


90, 000 Do. do. : Cum. Pref. 

600, 0002 Do. do. Perpetual Debenture ВбосЕ -.. 
70,000 British Insulated Wire. Ord. eee eee eee eee 900 
70, 000 Do. do. 8 Oum. Pref. pee ove eee 
50, 000 |{Browett, Lindley & Co. шга се РЕР wus 
50, 000 6 % C um, Pref. eee eee 

105, 781 Brush Blecl. Enging., rd., 1 to 105,731 РЎ T 


50,000 Do. do. Non-cum. í Pref. eee eee eee 
125, 0002 Do. do. 43 Perp eb. Btock eee eee 102 —105 1CO —103 xd eee oes 
125, "0001 Do. do. 4$ Pers . 2nd Deb. Stock [III 93 — 98 93 — 98 eee ove 
80,000 Callender’s Oable Construction shares, Nos. 1—80,000 ... 15 * 15 * 20 9 154— 164 | 15j— 164 164 | .. 
40,000 Го. do. b y ^4 Cum. Pref. toe eos eee eee oes 54— 64 52 — ei bá 61i 
90,0007 Do. do. 4j 95 1st Mort. Deb. Btock Red өө, oes - .. |109 —113 |109 —113 oe T 

1,069,800 | Central London Railway, Erd. Stock «|. 47108 108 |103 —106 | 1058] .. 

л 440,100 Do. do. 43, Pret. Btock see eee eee see eos 4 104 —107 104 — 107 eee eee 
440,100 Do. do. Def. do. ove ees e.. T 4 5103 —106 |103 —106 105 б 
855,000 | City and South London Railway  ... tes - T 1% НФ 2 V| 72 — 74 72 — 74 733 | 72] 

54,000 | Orompton & Oo., "or 31 on Ros. bas i e - 5 715 8% 73%! 21— 3 21— 2] 276 oe 
. st 0 
100, 0007 £100, and 901 to 11, 000 of £50 red LIII see eee 101 —1(6 % 101 106 % eee 00 
99,261 | Edison & Bwan Utd. 1. Lgt., “ A" shares, £3 pd. 1 to 99,261 6 i = "E p 
17.189 Do. do. do. “A” Shares, 01 —017, 189. 6 21 oes 11— 24 11— 24 vee - 
844, 0287 Do. do. do. 4% Deb. Stock Red ee ee T 74 — 78 74 — 78 m ihn 
100,000: Do. do. 5% 2nd Deb. Btock Prov. Certa, all pd. ce eee 78 — 83 78 — #3 eo e 
112,100 | Electric Construction, 1 to 112, 100. .. se 6% 6% 6% 12— % | R- 4 114 iH 
$1,390 Do. do, 7 Cum. Pref., 1 to 91,990... eee s. - T 24— 3 2— 3 
182, 5007 Do. do. 4 Perp. 1st Mort. Deb. Btock [III see eee eee 99 —102 19 —1( 2 coe eee 
18,000 | General Elec. Co. (1900) 5 Y Cum. Pref. ... е? - iss 5 Y 5 Y 98—102 10 — 101 " iu 
150,000 Do. do. 4 Mort, Deb. eee coe өөг Btock tos pes вее 99 —102 100 — 163 soe ee 
85,000 | Henley's (W. T) Telegraph Works Orell. „5 15 J 20 J 20 J 16 — 17 |16 — 17 xd| 16%] 164 
85,000 Do. do. 43 Pref. eee 44 44 eee 51— 53 54— 58 xd ө. ses 
50,000 Do. do. do. 44 Mort. Deb. Stock. - - * [111—115 |109 —113xd| .. see 
60,000 India-Rabber, Gutta-Percha and Telegraph Works - 10 Y 10 %| ... | 205—214 | 50] — 214 in ii 
800,0001 Do. do. do. 4% 1st Mort. Deb... eee - T .. {100 —103 [100 —103 ss e" 
87,500 Liverpool Overhead Railway, Ord. ... as - ess 38%) dir 18%} 48— 44 48— 4) . 
10, 000 7 Do. do. Pref., £10 paid LII ees b eee coe 9? =" 10} 91— 103 eee ddl 


eee coe 00 144— 15} 144—154 eot eec 


7,500 Parker (Thomas), Limited, Ord., Nos. 1 to 7,500 ... "E 
— | 6 ves [ves — 19% to 20/0 | .. |... 


§ Rosling & Fynn 6 Ф Cum. Pref. ТГ Tm bes ose 


37,950 | Telegraph Ооа асця and Maintenance ... - 15 174%] 30 | 38 — 41 38 — 41 40 | 38} 
150,000: Do. 4 95 Deb. Bds. Nos. 1 to 1,500 Red. 1909 eec coe |102 —106 102 —105 "S е 
540,000:| Waterloo aad City Railway, Ord. Btock  ... eo - 8 € 8 `% 3 Y 90 — 93 (0 — 93 91 si 
| 
t Quotations on Liverpool Stock Exchange. 1 Unless otherwise stated al! shares are fully paid. $ From Bradford Share List. 
LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
1 1 etion and Main : 
cont dated Te rh oe an tenance, N- · | дир Мара, and aves Electric и Тн ы, Ord., 104105 
* From Birmingbsm Bbare List. € From Manchester Share List, Bank rete of асы З реу сері а 6th, 1902). 
paama — ˙ 


MARKET QUOTATIONS, Wednesday, September 3rd. 


| CHEMIO ALS. &o. | This v Wick: ‘Last көй. Ino, or Deo, А ‘METALS, 40. анасы This week. Last week, Ino. or Dee, 
а Acid, Hydrochloric „ „ per ст. 5/. 5/. | g Copper Bheet T ee ee por ton £58 £09 . 
ч IT] N tric * .* ee per owt. 22/. | / | ** v " Ro а * Per ton £69 £69 .. 
а „„  Oralic TJ - „ per owt, B2/- | 82/- | ee * " Electrolytic) Bars „ per ton| £68 £68 T 
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PACIFIC CABLE SURVEY. 


(Concluded from page 363.) 


ON July 27th sounding was carried on along the Kandava passage, 

в good level bottom with 1,100 to 1,200 fathoms' depth, showing a 

UM slope to Suva, volcanic mud and foraminifera forming the 
ed. 


Regarding the general character of the route, it is remarked that 
with the exception of the hill with only 842 fathoms’ depth at a 
distance of 150 miles from Norfolk Island, and the approach to the 
Conway Reef, the depths are fairly regular, with good bottom 
throughout. 

Further, it is stated that the Fi ji Islands are connected by a bank 
with New Caledonia, and where the cable passes round the south- 
eastern end of this bank, and also on the line up to Suva, it is 
believed that a good route for the cable has been selected. Vol- 
canic upheavals are, however, sharp, and previous experience has 
shown the difficulty of finding all the inequalities of the bottom. 

On August 3rd the Britannia left Suva to continue the survey 
e proposed route for the Fiji— Fanning Island section of 
cable. 

Soundings had previously been taken to the Horseshoe Reef 
which indicated an easy gradient from the Harbour down to 700 
fathoms, and those now obtained verifled this. 

On reaching the channel between the Islands of Mbatiki and 
Nairai it was found that from Nairai to the east of the cable linea 
long reef extended to the north and south-west of that island, while 
to the weatward of the route is the Horseshoe Reef. In fine weather 
its position is not apparent, as the surf does not break, and on this 
account it is said to be the most dangerous spot in this part of the 
Pacific. Two lighthouses, it is noted, are to be erected on these 
islands. 

Depths of 600 to 800 fathoms, with good bottom of globigerina 
ooze and volcanic eand, deepening to 1,400 fathoms, were found 
until past Koro Island, when the water shoaled to 800 fathoms. 

After the 180th meridian had been crossed on August 3rd, bad 

round was met with about 20 miles before reaching the Wailangi- 
fals Strait, a sounding of 375 fathoms being found 2 miles west of 
the line, and 686 fathoms 1 mile east, hard bottom. Off this Strait 
the water shoaled, the bottom samples showing presence of man- 
ganese. From this, for a distance of over 200 miles, the normal 
depth appeared to be rather under 1,400 fathoms, interspersed with 
numerous shoal spots, which rendered a straight route for the cable 
impossible. At the end of this distance the water deepened very 
quickly to 2,500 fathoms, followed by almost level ground up to the 
channel between the Pasco Reef and the Samoan Group, two 
shoaler patches only being noted on the route, one to the east of 
1,980 fathoms, and another west of the line of 1,490 fathoms; a 
specimen from the latter showed volcanic rock. | 

On reaching the channel between Pasco Reef and Samoa, shoal- 
ing water led on to a submarine hill, rising in the centre of the 
channel to within 1,000 fathoms of the surface, and with a normal 
depth of 2,500 fathoms between it and the Pasco Bank. The cable 
roate consequently was diverted. 

At this point it is noted that the general character of the route, 
covering a distance of 568 miles between Fiji and Samoa, shows 
for a distance of 80 miles between Suva and the Horse-Shoe Reef 
that the bottom is fairly level, with an average depth of 730 
fathoms, and a bottom deposit of globigerina ooze and vclcanic sand. 

From the Horse-Shoe Reef to Wailangilala Strait for 107 miles 

varying depths, 1,400 fathoms, 1,100 fathoms, and 900 to 700 
fathoms obtain, the bottom being generally good, with one 
exception of a hill with 375 fathoms near a hard patch with a 
depth of 686 fathoms. Off Wailangilala Strait for a distance of 27 
miles a depth of 500 fathoms obtains. For nearly 300 miles from 
this poinf, water deepens to 1,200 and 1,400 fathoms, with shoal 
hard spots interspersed, thus showing the volcanic nature of this 
area. 
It is remarked that as these bad places occurred on both sides of 
the proposed Jine, it was only by making rather sharp bends in the 
course that they could be avoided, and that many small hills may 
not have been discovered. Farther, it is said that it is difficult to 
see where a satisfactory route could be selected across this belt of 
treacherous ground. 

It would seem that in а case of this kind the simplest course 
would be a straight one, with an extra allowance of slack cable. 

From .this a large extent of level ground was found with an 
average depth of about 2,500 fathoms, commencing abont 126 miles 
south of the Pasco Reef Channel, and extending to the northward 
nearly up to the latitude of the Island of Gente Hermosa, 160 miles 
further. 

North of this, irregular ground was again met with, and difficulty 
was found in getting bottom specimens. 

By the aid of а new sounding tube devised by the chief engineer, 
manganese nodules of more than an inch diameter were brought up, 
the bottom being thickly strewn with these, and it is stated that a 
tafe assumption would be the existence of a soft bottom over this 
area closely covered with cosmic spherules, coated with manganese ; 
an extract from the Challenger report on Deep Sea Deposits, 
page 179, is quoted in support of this supposition. 

Continuing, the soundings showed 3,000 fathoms, radiolarian 
ooze, then shoaling to 2,081 fathoms at about 570 miles from 
Fanning Island, these soundings verifying the depths recorded 


by the Penguin survey, west of the present line. After the shoal 


ground here referred to, the cable corrse ran near to the line of 
soundings taken by that ship. 

When about 185 miles from Fanning Island, the depth 
decreased from over 2,900 fathoms to 1,710 fathoms four miles north 
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of a depth of 2,320 fathoms on the Penguin's line. The cable route 
was diverted to avoid this shoal area, and sounding was continued 
on а new line towards Fanning Island. 

The depths now remained at about 2,850 fathoms until tbe slope 
up the Fanning Island bank was reached ; this was found to be very 
gradual, rising from 2,700 fathoms to 1,570 fathoms in 110 miles at 
a distance of about 14 miles from the island. 

On August 23rd the Britannia anchored in Whaler Bay. 

It is stated that good profile soundings had been taken down the 
Fanning bank by Captain A. M. Field in H.M.S. Penguin, and 
these showed a sbarp fall in places, which appears to bea distinctive 
feature in coral formation; but these steep gradients do,not extend 
beyond a depth of 150 fathom», which is reached at about half a 
mile from the shore, after which there is an easy slope to deep 
water. j : 

We may here remark that these steep gradients are also 
distinctive of volcanic formations, which, of course, underlie all 
the core] growths which sprout above the surface in the Pacific. 

The Fanning Island (Vanosuver route) now remained to be 
sounded over, and on August 25th this section of the work was com- 
menced. 

A very easy slope to the 1,000-fathom line was found after 
0 the coral bank, coral, sand, and glob. ooze composing the 
be 


Irregular deptbs obtained from this for about 70 miles, when 

level ground was reached with depth of 2,200 to 2, 300 fathoms. 
At 180 miles' distance from the island a ridge was found with 990 
fathoms on it, and extending across the cable route with a moderate 
gradient on its southern side, but falling rather quickly to the 
northward. No alteration was made in the cable course, as the bottom 
was good, and sounding was continued on the original route until the 
Egeria’s line was struck, depths up to this point gradually increasing 
to 2,700 fathoms, with globigerina and radiolarian ooze. 

This completed the survey for the Pacific cable, and the 
Britannia set out for Honolulu. | 

Six hundred and ninety-nine soundings had been taken and 198 
bottom-temperatures observed, during operations carried out over a 
steaming distance of 6,883 miles. ds 

Some very fine plates are given, showing a few of the marine 
animalouls, whose remains constitute the larger portion of these 
deep-sea deposits, known as globigerina and radiolarian ooze. 


ce 


* 


In the Notes on Bottom Temperstures, there is nothing which 
calls for special remark except in regard to those observed between 
Norfolk Island and New Zealand. These, it is poiuted out, are of 
considerable interest, as, although the maximum depth obtained was 
2,438 fathoms, the minimum temperature of 36:4" was apparently 
reached in 1,360 fathoms. It is considered probable that the route 
crosses a basin whose sides are covered by water of not greater 
depth than this last figure. Also, following this, is a statement 
showing the temperatures taken on the slope of the New Zealand 
bank, which, the author states, give similar results to those obtained 
off Cape Canso in the North Atlantic. 

As this statement may interest some of our readers, we quote 
jt in extenso ;— 


Fathoms. Surface temperature, Bottom temperature. 
94 59°.0 C 46' 0 
18: 60°.0 48˙.4 
23 59°.0 49°.8 
49 60°.0 51˙.2 
80 60°.0 537.1 
168 60˙.0 53˙.1 
465 61.0 44.5 


Oae of the results obtained off the Coast of Nova Scotia in the 
summer of 1899 is commented upon. in our review on Mr. Peake's 
ublication of ‘Sounding in the North Atlantic in 1901," p. 821, 
VoL 48, ELECTRICAL Review, where we find that in reference to 
six observations then taken, the results showed the temperature to 
have been found to increase gradually from 33°.3 Е. in 48 fathoms 
to 3.2 F. in 250 fathoms’ depth. 

According to the table of depths and temperatures on the New 
Zealand Bank above quoted, the surface temperature throughout 
appears to have been found higher than the bottom temperature. 

Further tables are given showing the marked differences in the 
temperatures obtained by the Britannia expedition and those 
recorded by other surveying vessels of His Majesty's Navy. 

Two Appendices are attached to this repcrt, one being the Log 
of the Sounding Expedition, with notes by Bir John Murray on the 
bottom specimens, between 600 and 700 in number, the task of 
examining and classifying these having been evidently one of no 
small magnituds. i 

The other Appendix consists of 12 charts, in which, owing to their 
having been reduced by photography. to about one-fourth the 
original scale, the figures of the soundings are very small and 
blurred. 

With reference to the first of these Appendices, and especially 
the description of the specimens of the bottom by Sir John Murray, 
we need but remark that the classification and analysis of the 
various deposits of the sea-béd have been most carefully and 
exhaustively carried out. | 

To attempt а running commentary on this bianch of the report 
nàw béfore us might be, perhaps, considerad presumptuous; more- 
- - over, the general character of the deposits covering the floor of the 
eoean is now well known, excepting, perhaps, those deposits 

> to the deepest parts of the sea, now brought into more 
prominence by the extension of submarine cables, Take red clay 
for example, which, it is remarked, covers a very large portion of 


the deeper part of the Pacifie and abounds in small grains of 
peroxide of manganese containiog very few, if any, remains of 
calcareous orgapisms. Those of silicious organisms are present in 
some regions where the radiolarian remains become abundant, and 
here the red clay passes.into radiolarian ooze, while in other 
regions to the far north and far south the red clay may pam 
insensibly into diatom ooze. | 

The curious feature in relation to the peroxides of iron and 
manganese is that they are deposited as concretions around 
organic remains, pumice fragments, and other nuclei, forming 
manganese nodules of larger or smaller size, especially where the 
débris of basis volcanic rocks, ashes and lapilli, are abundant, and 
have undergone decomposition. These nodules, it is shown, vary in 
form and size, at one place they may be large, subspherical and 
smooth, resembling potatoes; at another place smaller, like 
marbles, other specimens rough, and others flat, and at yet another 
place, taking the form of huge slabs. With these nodules are 
usually associated, especially in deep water far from land, 
numerous teeth of sharks, and earbones of whales, impregnated and 
coated with the peroxides of iron and manganese. In the red clays 
also minnte magnetic spherules, some with metallic nuclei, have 
been met with. These spherules are supposed to have fallen from 


interstellar space, and are hence called cosmic spherules. It would 


be interesting to kaow what is the agency that causes this deposit 
of peroxide of iron and manganese—whether chemical action or 
magnetic effect ? 

All the varieties of deep-sea deposits, it is remarked, ras 
gradually the one into the other, there being no sharp line of 
demarcation between them. 

The area of the Pacific Ocean as defined between its latitude 
limits, by the Kurili Islands, Japan, Formosa, Philippines, &c., and 
the east coast of Australia on the west, and by the coasts of North 
and South America on the east, is truly vast, being estimated at 
about 38,000,000 square geographical miles, and of this area it is 
estimated that approximately the red clay covers about 67 per cent. ; 
the globigerina ooze about 13 per cent.; tbe radiolarian ooze about 
10 per cent.; the ferruginous deposits (excluding coral mud) about 
5 per cent.; the diatom ooze about 2 per cent. ; the coral mud about 
2 per cent.; and the pteropod ooze about 1 per cent. 

e area of the Antarctic Ocean is estimated at about 1,300,000 
square geographical miles, and this area, as far as present knowledge 
extends, is entirely covered by blue mud. 

The sour ding log and detailed description of bottom specimens 
which follow are records of the most complete character, and will 
be of great value to future workers along the routes over which the 
cables will be laid. 

Taking the work as a whole, it is undoubtedly a most valuable 
addition to the literature of the physiography of the world, and 
will confer upon its authors that pleasantest of all feelings, that of 
work well done and of a task satisfactorily accomplished. 


A NOVEL COMBINATION OF POLYPHASE 
MOTORS FOR TRACTION PURPOSES. 


By ERNST DANIELSON. 


Tun author proposes to deal with an arrangement which makes it 
possible to obtain economically four different speeds by means of 
only two motors—an arrangement which, it seems, will do away 
with some of the difficulties now experienced in applying induction 
motors for railway work. 

As is well known, the concatenated control of two induction 
motors consists in connecting the secondary circuit of one to the 
primary of the other, mechanical connection being arranged so as 
to make the moving parts of both motors always run at the same 

In this way a combination is obtained giving a speed corre- 
sponding to half of the regular speed of each motor. The torque of 
each motor will be the eame when used single or in concatensted 
connection. This means that the output of the concatenated com- 
bination is only half of the output of the motors operating 
independently. If, instead of using two similar motore, two motors 
of different speeds (i.e, with a different number of poles) are com- 
bined in concatenated connection, a speed is obtained which 
corresponds to a number of poles equal to the sum of both motors. 
Suppose a combination of a six-pole and a four-pole motor aad that 
the frequency equal 50 cycles per second, then three different 
epeeds are possible, viz., the speed of the four-pole motor alone 
(the six-pole motor running idle) = 1,5С0 revolutions per minute 
(minus slip), the six-pole motor speed = 1,000 revolutions per 
minute, and the combination speed = 600 revolutions per minute. 
If both motors are of the same horse-power, eay, for instance, 
50 H.P., it is easy to see that the combination gives also 60 H.. By 
means of this arrangement we have accordingly got a motor capacity 
of 50 н.р. at three different speeds—1,500, 1,000, and 600 revolutions 
per minute. | 


But it is possible to go still further. When connecting in con- 


* Absiract of paper presented before the American Institute of 
Electrical Engineers at New York on May £0th, 1902. Mr. Daniel- 
son is technical director of the Allm Unna Svenska Elektriska 
Westeras, Sweden. 
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catenation we have tbe peu of making the connections 
either so that the torques of both motors work in the same direction 
or by crossing the leads combining the secondary of tbe first motor 
with the primary of the second to get а resultant torque which is 
the difference between those of the two motors. This arrangement 
may be called s differential concatenated connection. In order to 
see the result of this, let us suppose two motors, one with 10 poles 
and one with four poles, both of same output, say, 50 н.р. each, the 
rotors of which are mounted on the same sbaft, as indicated in 
fig.1. If now the source of electricity be connected to the stator 
of the four-pole motor, and the rotor winding of the same motor 
be connected to the rotor winding of tbe 10-pcle motor in such a 
way that the magnetic field in both rotors will revolve in tbe same 
direction relatively to their cores—then the torques of both motors 
will be opposite to each other. As both motors have the same 
output, then if the torque of the four-pole motor be called unity, 
that of the 10-pole motor will be 2:5; accordingly, the resulting 
torque in this case will be 2:6 — 1 = 1°5, and acting in the same 
direction as that of the 10-pole motor. As the system begins to 
move, the frequency in the circuit belonging to the rotors increases, 
whereas the frequency in the stator of the 10-pole motor decreases. 
Btarted in the regular way by inserting resistance in the last 
secondary and gradrally cutting it out, the speed comes up until 
the frequency in the stator winding of the 10-pole motor approacbes 
sero, which will happen when tbe speed is 1,000 rev lutions per 
minute (the frequency ir, as before assumed, = £0 cycles per 
second); that is to say, we have obtained a motor running at 1,000 
revoluticns and with a torque which is represented by 1°5; the 
torque of a 1,500-revolution motor (four-pole) of 50 m P. being = 1. 
Accordingly, the horse-power of this arrangement is still 50. By 
meaos of this combination of two motors, we can thus obtain the 
same output under following conditions:—(1) The four-pole motor 
alone—the 10-pole running idle—speed = 1,500 revolutions per 
minute; (2) differential concatenation speed = 1,000 revc lutions per 
minute; (3) 10-pole motor alone—four-pole motor running idle— 
ed = 600 revolutions per minute; (4) regular or direct concatena- 
tion—speed = 428 revolutions per minute. 

It goes without saying that if gearing of some kind be used, the 
motors need not have different numbers of poles; for instance, if 
both motors are identical and arc geared to the same shaft so that 
one gives a speed of 0 617 of what the other gives, then the speeds 
which are possibly obtainable form a geometrical series, the ratio of 
which is 0617 ; that is to say, it is possible to obtain four different 
speeds each of which is 0:617 of the one which is nearest higher, 

Before investigating how this method can be applied for railway 
motora there should be pointed ont some features which are 
interesting in the differential concatenation. As has been first 
noticed by Steinmetz, a system of two equal motors in concatenated 
connection can operate at two different speeds, one of them being 
practically the same as if the motors were driven independently ; 
that is to eay, double the speed of the concatenated speed proper. 
With a system of two unequal motors the ssme phenomenon appears ; 
a concatenated pair consisting of one six-pole and one four pole 
motor can also ran—with six-pole speed if the six-pole motor is 
connected to the source of electricity, and with four-pole speed if 
the four-pole motor is nearest the source. In all these cases there 
is no risk of obtaining these secondary speeds, instead of the 
one which is desired, becaute the desired concatenated speed is 
always lower than the secondary speeds. Thus, when the desired 
speed is reached, the motor cannot of itself get higher. 

With the differential concatenation the matter is a little more 
complicated. Above, when describing the differential method, we 
bave for the sake of simplicity assumed that the motor with the 
fewer number of poles was used as the primary motor—i e., con- 
nected to the generator circuit. In this case the secondary speed 
which is obtainable is the speed of the prime motor itself, and in 
opposite direotion to the differential concatenated speed proper. 
Consequently there is not even here when etarting any possibility 
ofgettingithe wrong speed instead of that desired. But suppose 
that the 10-pole motor bad been the primary motor. Evidently 
the starting would take place in the same way as before, but when 
the speed of 600 revolutions is reached the motor would not get up 
any higher, but would continue to run and develop torque as soon 
as the speed fell а little short of 600 revolutions per minute. 
That, bowever, also with this connection the differentia] speed of 
1,000 revolutions (minus slip) works just as well as with the other 
connection will be clear from the following :— 

Suppose that the connections are exactly as before described for 
differential concatenation only, with the difference that the gene- 
rator is connected to the stator winding of the 10-pole motor and 
the rheostat to the stator of the four pole motor. If now the 
rotating field in the 10-pole motor rotates clockwise, and by some 
external force the machine is speeded up to, say, 970 revolutions per 
minute clockwise, what will happen? The magnetic field in the 
10-pole rotor moves relatively to the iron core with a speed of 600 
~ 970 = ~ 370 revolutions per minute, and its direction of rota- 
tion accordingly is counter-clockwise in the iron. The relative 
speed of the magnetic field in the four-pole rotor then is —370 x 10/4, 

counter-clockwise. The absolute speed therein is clockwise, 
and = 970 — 870 x 10/4 = 45 revolutions per minute. Evidently, 


. When this field revolves clockwise—in the same direction as the 


movement, the four-pole motor acts as a generator. The action is 
exactly the same as that of any indaction motor with its primary 
element rotating, running at a higher speed than synchronism. 
Now the currents from this generator are used to speed up the 
10-pole motor, when at the same time evidently the torque required 
for running the four-pole generator part of the system is subtracted 
from the 10-pole motor part. The osse is analogous to this:— Take 
A uction motor and oonneot not only its primary, but also 
its secondary, to the source of electricity. Then, with proper con: 


nections, we can obtain twice the regular synchronous speed of the 
motor - | , = 

Having now described the methods of the differential concatena- 
tion in combination with the dtrect one, the next question is this: 
What advantage can be derived from this arrangement for railway 
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work? Immediately it will be clear to a student of these matters 
that one advantege of an important nature is the possibility of 
using economicslly four different rpeeds instead of two. (Asa 
matter of fact, the method of getting three different apeeds has 
been known for some time, bnt so far as the writer is aware, it has 
not yet been used for traction purposes) When running over s 
road with considerable grades, we now have the poesibility of work- 
ing the motors at different torques corresponding to the different 
epeede, ani still have the came output of tte motors, i.e, а practi- 
cally constant current. As is well-known, this is not tbe case with 
the series motor. When this motor increases its speed, not only the 
torque, but also the output becomes less, and can be increased only 
by cutting out part of the field, an arrargement which is less satis- 
factory, as it often causes s liability of sparking. With the methods 
descri above, on the contrary, it is possible over almost the 
whole range to increase the torque sbove the normal, if that should 
be considered desirable—for instance, in order to make up for lost 
time. This is shown graphically in fig. 2, which shows a curve of 
torque and speed for a series motor and for a combination of poly- 
phase motors. While the direct-current motor cannot at higher 
speeds develop torque above the curve “on loop,” the alternating- 
current motors can at will momentarily develop anything up to the 
dotted line. When using this system the task of the motorman 
will consist only in handling tbe controller so аз to keep the current 
at a certain normal value not only when accelerating, but also when 
running. | 

We find that, neglecting the losses in the motors themselver, 
the economy in starting, when using the combination of direct and 
differential concatenated connection, can be made very nearly the 
same as in direct-current work, and that the three-speed concatenated 
connection gives an input of something like 6 to 7 per cent. more, 
the regular concatenated connection with two similar motors an 
input of about 20 per cent. more than tbe direct-current and four- — 
epeed alterrating system, and finally the single alternating motor, 
an input of about 75 per cent. more. | 

Now taking into consideration the losses of the motors themselves 
in order to get а really fair comparison of the relative merits, we 
may assume the efficiercy of the series motor and an induction 
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motor at full load the same, say 92 per cent.—the efficiency of two 
motors in concatenation will then come to something like 82 per 
cent. (or even 84, with a low periodicity, say 25 cycles). Let us, bow- 
ever, assume only 82 per cent. If this be taken into consideration 
and the time during which motors work with their different 
efficiencies in different connections is also considered, we get the 
following results:— 
Electi cal energy for obtaining unity useful work in starting up 
to full speed :— 
1. The siogle alternating motor, 9:17. 
9. Two similar motors; concatenated conneclion used up to half 
of M speed = | QT 
А motors with relative eds 1: 1:5, giving three speeds 
8 
к шо relative s 1:495, giving four 
0:986 : 04 : 0'667 : = 147. p a 
б. Coptinsous-current series motors operating in series up to ona · 
third of full Te and resistence entirely cut out at two- of 


full speed = 1:33, 
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6. Continuous -eurrent series motors operating in series up to 
three-eighths of full speed, and resistance entirely cut out at three- 
fourths of fall speed = 1'4. 

Now, taking into consideration the energy which can be returned 
to the line by means of the alternating current motors, it is evident 
that also in this respect an advantage is obtained over the simple 
concatenated connection. 

Taking the three-speed combination, we find it possible to brake 
electrically and return energy to about 043 of the full speed, and 
with the four-speed combination down to about 0°31 of the same. 

' The results so far obtained would correspond to reality in such 
cares where gearing is not made use of; if gearing is used, the 
Ices therein should be taken into consideration. This loss can 
generally be estimated at about 5 per cent. It must, however, 
be borne in mind that, in the case of differential concatenation, 
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D.C. motor, resistance entirely 


cut out at 4 full speed 1:33 14 1 133 14 
D.C. motor, resistance entirely | | 

cut out at $ full speed 14 1:48 14 1°48 
AC. motor, simple ... 217 2 29 2:17 2:29 
A C. motors, regular concate- 

nated connection ... . 1€8 177 1:36 147 
AC. motors, three speeds: | 

04:067:1 m 15 158 117 127 


A.C. motors, four speeds: 
0:280: 0˙4: 0 67:1 p 1°45 152 115 124 
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it may amount to somewhat more, since the power transmitted 
through the gearing really is more than the resultant power. In the 
accompanying table, where the results are brought together, this 
increased loss is, however, neglected. The table gives a comparison 
of the different systems as to input, the motors for starting up to 
full speed and electrically braking down as far as possible. 

Admitting tbat the polyphase motor, as a rule, is fully as efficient 
as the series direct-current motor, it may be considered that when 
working on an even road the difference in energy consumption will 
be negligible. Thea it would appear that by using the four speed 
arrangements of concatenated connection, it would be possible to 
get a more economical mcthcd of working electric roads than by 
means of the direct-current system with series motors. Considering 
at the same time tbat for greater distances the electric energy has 
to be generated as alternating current and then transformed into 
direct in converter stations, whereas, with polyphase motors on the 
cars, simply static transformers can be used, giving & difference in 
loss of at least 5 per cent. to 7 percent. in favour of the alternating- 
curreut motors, the comparison comes out still more in favour of 
there. An advantage also for them is that there is no песа for 
high voltage in the rotating parts of the motors; the rotor windings 
can be arranged for any desired voltage, thus giving the designer 
full liberty to choo:e this so as to get the most convenient 
windirg. 

The author is fully awsre of tbe draxbicks inherent to the 
alternating system, such as the necessity of using a dcuble trolley, 
the lag, &c, and admits that in many cases this system is entirely 
out of question; for instance, not only on account of the double 
trolley, but for elevated roads and for underground works this 
matter hardly comes into consideration, and in many other cases 
the drawbacks of the alternating system will probably be more than 
outbalanced by its greater economy. 


One thing more sbould be mentioned. Probably it will be 


pointed out that there will be difficulties introduced by making one 
ofthe moters of 25 times the torque of the other. To this the 
author would reply that tbe kest solution probably in many cases 
will be to connect in concatenation one motor with two or three 
others in parallel—for instance, with a locomotive with four axles, 
have three of th» motors of a slower running type than the fourth, 
and of a current-carrying capacity something like one-third of this 
one. The same arrangement could be used for an ordinary double- 
truck car with four motors, For cars with only two axles, the best 
arrangement will probably be with only three speed contre tion, and 
then tbere will be very little difficulty the ditfe:ence in torque cf 
the two motors not being so considerable. 


- CENTRAL STATION DEPRECIATION." 
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Озщ of the most interesting discussions at the recent.Cincinnali 
Electric Light Convention dealt with methods of determining the 
actpal depreciation of central station plante, and the timeliness of 


the topic as well as the need of definite ideas and information was . 


well i d by the diversity in the views expretsed. 
Mr. W. L. Abbott expressed the opinion that electrical appa- 
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ratus depreciates much faster than we realise, if it is considered 
that besides wearing out, the chances of apparatus becoming obsolete 
must be taken into account. Apparatus that has been ured in the 
business for the last, 15 yeara has not had aa average life of over 
six or eight years. Mr. Abbott finds in making an estimate 
for depreciation, that his figures are always higher than those cf 
anybody else, which perhaps is because he has been in the business 
longer than most other people who figure on depreciation. While 
depreciation is not so rapid now as in the past, it should not Ъз 
taken at less than 15 or 20 per cent. during the first few years; 
after that the depreciation will be correspondingly less. Me. I. B. 
Smith, of Cedar Rapide, Ia., said that dep-eciation will vary from 
2 per cent. up to 10 per cent. for different classes of apparatus, 
Cepending cn what the apparatus is. On the power house many 
comparies consider that 2 per cent. is a fair depreciation. A point 
to be considered also aside from actual wear and tear is that appa- 
ratus may either decrease or enbance in value. The last few years 
has actually shown an increase in the valus of some electrical appa- 
ratus, whether it is old or new. To adopt any particular system will 
give rise to complicated probleme, and it may be better to guess at 
it and see how oue comes out. 

Licut. James B. Cahoon, of New York, took issue with Mr. 
Abbott on the question cf making tho бертссіаііоо 15 per cent. fcr 
tle first five years of the use of electrical apparatus. While tbi; 
was perfectly true of electrical apparatus in the past, it is not trae 
cf the electrical apparatus sold to day. The question of deprecia- 
tion is a new one comparatively rpeakiug. It bas been the custom 
of many companies in the years gone by to let depreciation look 
after itself, and they bave run along declaring dividends when they 
could, and all at once had to meet the issue that their apparatus 
was obsolete, or bad gone to pieces and had to be replaced, with 
no depreciation fund to cover this expense. The English method 
of setting aside a definite amount for depreciation, and placing that 
at i. tcrest, is better than any of the methods adopted in America. 
Some American engineers have advocated shaving off 5 per cent. 
оп ceitsin pieces of apparatus and carrying it along at 5 per cent. 
for the whole period of its life. Then ccrtaia engineers bavo 
recommended that if we set aside 5 per cent. for depreciation, this 
thusld not be put into а bauk, but considered a fund against which 
should be charged improvements ard betterments, so that the value 
of the plant shall remain the eame at all times; in other words, 
thus keep the plant up to the same general level of efficiency as in 
the first place, or keep the plant always at 100 percent. That is 
to say, instead of charging improvements and betterments to the 
construction account, they are charged against this depreciation 
fund. 

Lieut. Cahoon considered that the best plan would be to take each 
piece of apparatus of to-day, estimate its life and therefore the rate 
of depreciation ; then aet aside annually, say, at 3 per cent. an 
amount which at that rate of interest will equal the origioal cost 
cf the apparatus. If this plan were carried through for each 
class of apparatus, engines, boilera, dynamos, buildings, lamps, 
lines, &c., a pretty fair estimate would be arrived at a: to the 
dep:eciation. 

Mr. W. L. Abbott said that to father illustrate his previous 
remarks, suppose the case is taken cf a rew direct-conrecied uvis 
costing §!00,CO0—a genera‘or connected to a reciprocatiug engine. 
The next year we may find that we can gct a unit of tbe «ame 
cutput as economical as the re-iprocatiog engine in a turbine unit, 
for, say, $70,0C0. It would then be «q1ite proper at once to write 
off $30,000 for depreciation, or 20 per ceut. After thst, deprecia- 
tion wculd not be ғо rapid. 

Mr. Arthur Williams said that many engineers allow nothing 
for depreciation on the ground that repaira aud renewals offset the 
depreciation. But in an isolated plant you must charge off depre- 
ciation either through several years or in the last year, and it is 
important to have an establisbed rule. This question was brought 
up at the meeting of the American Institute of Electrical Ergi- 
neers at Boston in 1899, and the general feeling was, that 10 per 
cent. oa the cost of any electrical plant was a fair depreciation 
charge aunually. Nothing was said as to whether it should be at 
single interest or compouud interest. The New York Edison Com- 
рапу 'в charge is 8 per cent., which represents 12 years of life, the 
depreciation coming about in several ways—through the wearing out 
of machinery, or its profitable replacement by otber forms of 
machinery, and also by the limitation of the useful life of tbe 
machinery due to greater competition of the central station com- 
panies; this competition increasing by lower manufacturiog costs 
on the one hand, and the increase in efficiency of translating devices, 
such as the Nernst lamp, or the substitution of arc lights for incar- 
descent lights on the other hand. 

Mr. Leonard Andrews, cf Hastings, England, eaid that this iss 
question which has been discussed in England for some time. There 
is in Great Britain an association of municipal electrical engineers, 
the managers of municipal stations, and during the Jast few months 
they have been discussing this question of depreciation pretty fully. 
Bat a short time ago, at a meeting of practically all the members of 
the association, it was almost unanimously agreed that if about 3 per 
cent. per annum were set aside for depreciation, that would be 
sufficient. Of eourse, the depreciation in England is not at the 
same rate as in America, as plants are not scrapped quite so quickly. 

Mr. Charles R. Price, of New Bedford, Mass., agreed with Mr. 
Williams that when it comes to the substitution of iacandescent 
arca for the old open ars, it practically results in scrapping machines 
whioh cost several theusand. dollars, and therefore 10 or 15 per cent. 


is a sate. depreciation charge per annum. Iu reply to a question, 


Lieut. Cahoon said that if a company takes the betterments 
ordinarily put into a plant from year to year, and instead of charg- 
ing that off to constrpction account, charges it to maintenance and 
operation, it is for all practical purposes maintaining the plant at 
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100 per cent. Referring to Mr. Abbott/s statement in regard to 
charging off $80,00) on а $100,0C0 plant because some turbine comes 
up to replace the ordinary reciprocating engine, Lieut, Cahoon said 
he did not think that was doing justice to the plant. The difference 
in efficiznoy between the steam turbine, so far as we know at the 
present time, and a first-class reciprocating engine, is not great 
enough to warrant that amourt being charged off. No plaot can 
stand such a heavy charge being made against it ia any one year. If 
it is thought desirable to charge off, it should be charged to expense 
account, and distributed over flve years; otherwise dividends are 
deferred, stockholders will make objection, and a small plant cannot 
stand such a system. Mr. Harry Bottomley, of Bellows Falls, Vt., 
said that the Gas and Electric Light Commission of Massachusetts, 
when estimating in their annual returns the cost of lighting from 
municipal plants, add in as a factor of the cost of the lighting the 
sum of 5 per cent. on the total capital invested as a depreciation 
fond. Mr. D. F. McGee asked if, on the basis of 10 per cent. depre- 
ciation, and a plant worth $100,000 when it is installed, and if 
improvements are made to the amount of $5,000, should the value 
of the plant at the end of the first year be $90,000, and the next year 
10 per cent. written off from that amount? Та reply, Mr. Arthar 
Williams said that if the plant cost $100,000, and during the first year 
$5,000 in improvements were made, then the total cost of the plant 
is $105,000, and at the end of the first year 10 per cent. on $105,000 
should ba written off. 

A motion was made to the effect that it is proper to charge off to 
depreciation 10 per cent. annually on electrical and mechanical 
equipment, and а similar motion was made placing the percentage at 
74 per cent. Some opposition baving developed, the matter was 
referred to a committee for report. Subsequently, in answer toa 
question as to whether a distinction should be made between boiler 
and engine room, or whether they should be classed as a whole, 
President Doherty said he thought they should be distinct; 
that every piece of apparatus jshould b3 distinct. There are 
no two classes of apparatus that will depreciate at the same 
rate, nor are there any two makes of apparatus that will depreciate 
at the same rate. Mr. J. Walter Gillete, of Evansville, Ind., said 


 thatin his experience depreciation has been more rapid in the 


boiler room and the pipe room—at the steam end of the plant— 
than in the dynamo room, where proper care has been bestowed on 


that end of the plant. 
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Digest of the Statutory Law Relating to the Management and 
Rating of Collieries. By H. B. Hans HAMILTON and 
U. A. Forbes. London: The Walter Scott Publishing 
Company, Limited. 1902. Price 17s. 6d. net. 


The object of this work is to provide owners, managers 
and others interested in collieries with a compendium of the 
law affecting their work. After a brief introduction, the 
relations of master and servant are fully dealt with ; this 
naturally forms а very important section of the work, for 
perhaps in no other industry are the respective rights and 
duties of masters and men so strictly defined by Jaw as in the 
working of collieries, The next section treats of the manage- 
ment and inspection of mines, which also are governed by a 
vast number of stringent regulations. Criminal law and 
legal proceedings are given separate sections, and the appli- 
cation of the Acta to Scotland and Ireland receives special 
treatment, The Acts relating to the Forest of Dean, and a 
section on the rating of collieries follow, and the book con- 
clades with a number of appendices and a full subject-index. 
The work should constitute a most valuable reference book 
in the hands of those for whom it was written. 


- Working of Steam Boilers, By E. G. HILLEn. Third 


Edition. Manchester: Taylor, Garnett, Evans & Co., 

Limited. 

This book is mainly composed of the instructions for 
boiler attendants that have been got up by the National 
Boiler Insurance Company for the use of its clients. It 
contains excellent directions, including a very convenicnt 
diagram showing the value at 1s. per 1,000 B.T.U. of 
calorific capacity of various coals, the highest value being 
accorded to Durham bituminous coal ; this should be taken 
to heart by those who think that nothing can touch Welsh 
coal, and design boilers in utter disregard of the existence of 
other than Welsh smokeless fuel. 

A propos of the brick settings of boilers, it is stated that 
these are so defective at times as to admit as much as 50 lbs, 
of air per lb, of fuel, an altogether ridiculous and wasteful 
amount, when it is considered that about 11 lbs is 


s 


chemically necessary and about 19 Ibs. is found best in 
practice. 

There are some good remarks on mechanical stokers, also 
on the risk of gas explosion should the fires be too quickly 
broken up after a period of banking, the proper way being to 
open the dampers slightly, and the door air-gride, thus inter- 
posing a clean stratum cf air between the accumulated gas 
and the flames resulting when the fires are broken up. There 
is also a pair of very suggestive diagrams of a Lancashire 
boiler well and badly maintained and worked, with figures of 
the results to be secured in each case, and references to the 
faults in the bad example leading to the poor resulte. 

There are several sheets of awful examples of grooving 
and other forma of corrosion and of exploded boilers, and 
farther useful information relative to the feed-water and 
superheating, the position of feed-pipes, patching and other 
repairs. 

There is also a ceitain explanatory summary of the principal 
points of the various Acts relating to steam boilers. Almost 
anything appears to be classed as a steam boiler by the Board 
of Trade, and this department has issued some of the most 
wordy and ridiculous reports on so-called boiler explcsions of 
the most trivial de: cription. Iudeed, we believe that the 
blowing oat of a fusible plug has been reported on as an 


explosion, 


Lord Kelvin, G.C.V.O. By Jonn MvNgo. London: II. J. 

Drane. 1902. Price 1s. 

This isone of the ** Bijou Biographies” series, and in 
the compass of 124 small pages gives a thumbnail sketch of 
the life of our most honourcd living electrician, admitted in 
all lands to be the first in his profession. llere was a subject 
worthy of the highest literary skill ; the restrictions of space, 
however, have severely handicapped the author, more espe- 
cially as Lord Kelvin's active life teems with inter est- 
ing incident, and an adequate account of his acl'eve- 
ments would fill many volumes. The history of tie 
attempts to lay successfully the trans-Atlantic cables, in 
which Lord Kelvin took so prominent a part, is most 
absorbing reading; but where the author deals with his 
subject from the purely personal point of view, we somehow 
do not feel quite so well pleased with his work. There is 
more than a suspicion of familiarity, and while the author 
honestly records the little flaws which he believes to exist ia 
the character of his subj ct, they are put in such а way as 
to grate upon our feelings. Perhaps the fault is in ourselves, 
whose reverence for the great ecientist will not brook the 
suggestion of imperfection. 

Apart from a few small errors, such as “ cross-grained ” 
for“ coarse-grained,” on р. 68, aud“ them“ for “ time," on 
p. 62, tlie book is well printed, and for those whose spare 
time is limited, it forms а capital glimpse of the great 


teacher, 


High School Physics. By H. S. Слвнавт, LL.D., and 
H. N. Cutts, M.S. Boston: Allyn & Bacon. 1902. 


The authors maintain that the laboratory and class- 
room should be provided with separate text-books, and that 
to combine the two is to spoil both. We must confess to 
some slight difficulty at first in deciding which of these 


books the authors had written, but further investigation 


placed it in the second category. The matter is clearly 
written, and illustrated with capital experiments and 
object lessons, At the end of each chapter is given 
a set of questions on the subjects dealt with. 
The treatment of the subject is distinctly elemen- 
tary — such, for instance, as would be suitable for 
preparation for the matriculation examinations of the 
Universities and leading technical colleges; it is very 
practical, every-day phenomena being frequently used to 
illastrate the principles set forth. The book is aleo 
thoroughly up to date, wireless telegraphy, Nernst lamps, 
&c., for examples, being included in tbe electrical section. 
Such works as this chow the enormous advance that has 
been made in recent years in tlle methods of teaching junior 
students, and the care which is taken to awaken their 
interest in the subject of study. We can cordially recom- 
mend the work as one of the best that we have met with, 
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The Steam Turbine, By ROBERT M. NRILSO NV. London: 
Longmans, Green & Co. 1902. 


This book is a history of the steam turbine, and a descrip- 
tion of present-day types, which are few; after a preliminary 
chapter to give a general idea of the two best known forms, 
the Parsons and the De Laval, we are introduced to the 
old Hero engine of about 2,100 years ago. A jump is 
then made to 1577, when a German mechanic is eaid 
to have used the Hero engine to turn a spit or some other 
appliance. Watt took out a patent for a turbine, so also 
did Trevithick, Ericsson, Perkins, and, finally, Pilbrow, 
who appears to have clearly anticipated the De Laval system. 
Wilson also, in 1848, brought out a practical-looking turbine, 
and the multiple action appeara to have been due to these 
two men. Amongst other inventors of turbines we find 
the name of Thos, Baldwin, late, we believe, of Manchester, 
of J. S. Raworth, and of Alex. Morton, while in an 
appendix there are no fewer than seven pages of names of 
patents (British), taken out sincethe year 1784 uptothe present 
day, the name of Parsons occurring frequently, and the 
Parsons turbine being described in detail and development. 

The year 1891 saw the first condensing turbine. It was 
tested and its efficiency shown to be equal to that of the 
best steam engines. The turbine is vastly improved when 
made condensing. The trouble with the non-condensing 
turbine has been explained to be due to the system of regula- 
tion by gusts; when the steam is shut off between gusts, 
the atmosphere forces its way back into the turbine and is 
there churned up. The air, in fact, acta to create a sort of 
Froude's air brake, which is absent, ог very much reduced, 
when condensing is practised and such vapour as is left is of 
less density than air. 

The many ingenious details of the Parsons turbine are, 
no doubt, largely responsible for its success. 
multiple shell main bearing with its capillary oil films has been 
a great help in preventing vibration from slight want of 
coincidence of the C.G. of the rotating mass with the centre 
of rotation. The multiple sleeve bearing enables the parts 
to rotate about their C.G., an effect s cured in the De Laval 
turbine by using a long shaft which springs out of iine 
sufficiently to allow the same correct action to develop. 

As regards the behaviour of steam in the turbine, Mr. 
Parsons considers that a superheat of 55? C. will give an 
economy of 12 per cent. Also where there is internal 
friction ina turbine, this will cause heat and will not all bo 
lost. It will help to make up for radiation losses. 

The turbine is not comparable with the steam engine in 
respect of its treatment of the heat given to it. The 
ordinary engine uses superheat to counteract the pernicious 
effect of cylinder condensation. In the turbine this evil is 
absent, and the internal parts of the turbine are always at 
the temperature of the steam passing them. Consequently, 
if superheat be given to turbine steam, it will have its proper 
thermodynamic effect, and, properly speaking,a turbine should 
gave about 20 per cent. or more by abolition of cylinder 
condensation and another 20 per cent. or so by superheat, 
i.e., by wider range of working temperature, It should do 
its work for half to three-fourths the weight of steam uscd 
in the best engines, That it does not yet do £o is no doubt 
a fault in construction. Perhaps the blades are badly shaped, 
or, perhaps, the steam still has too much residual energy. 
Nevertheless, the turbine already holds the record for 
economy. BS ci 

Undoubtedly a very marked advantage of the turbine is 
its freedom from cylinder lubrication. At once many 
troubles of scaling, oil in boilers, &c., are got rid of, and the 
condensed steam can be used over again without fear of 
greasy boilers, Priming does not knock the cylinder end 
out ; it simply causes slight reduction of speed. 

The author shows that steam at 300 Ibs. absolute pressure 
will flow at over 4,000 ft. per second if only 20 per cent. of 
its heat energy is converted into motion or kinetic energy. 
Thus, as in a reaction wheel of the Pelton type the wheel must 
move at half the velocity of the impinging jet, the steam wheel 
must have a velocity of over 2,000 ft. per second. If a steel 
ring ran at this velocity, its stress would be the impossible 
figure of 200 tone рег вд. in. of orose-scotion. Consequently, 
a turbine must have many rings, at each of which there is a 
drop of velocity of the steam. In this way a series of rings 
at 100 ft, velocity would each serve to reduce the steam 


Thus the’ 


and electric lighting. 


velocity by 200 ft., so that 20 rings would deal on this basis 
with steam of 300 Ibs. pressure. | 

A chapter on “Entropy” is given, and there are 
numerous figures relative to test resulta, and a final chapter 
on the turbine as applied to ship propulsion. As will be 
remembered, the Viper ran at a speed of 33:84 knots ona 
run of three hours officially, and had already done 36:58 
knots on a preliminary trial. Unfortunately, the Viper and 
that other Serpent-class boat the Cobra, also fitted with tur- 
bines, were lost, thus fulfilling Jack's prejudice against 
naming ships after such reptiles. The Xing Edward, how- 
ever, run last summer on the Fairlieand Campbeltown route, 
gave great satisfaction. Undoubtedly, the turbine has a 
future, and will be more in evidence every day. As a modern 
machine, it is still young, and no doubt there are improve- 
ments in store for it, considering that it is still only about 
as efficient as the best triple-expansion engine. 

It is surprising that more has not been attempted 
in the way of driving Pelton wheels by steam-impelled 
jets of water. The amount of water required would 
not be so great as what is now required for condensing 
purposes, and it could be as easily cooled as condensing 
water now is in towers. If a satisfactorily efficient injector 
could be produced, there appears no reason why such a 
scheme should not be successful. The author refers in 
rather vague terms to some such idea, but from his comment 
he does not appear to have any clear views on the point. 
Whatever the energy in a water-jet, probably 80 per cent. of 
it could be converted into brake-horse-power, so that the net 


effect would depend upon the efficiency of the jet-producipg 
device. | 


THE OLD AND THE NEW ELECTRICAL 
THEORY. 


By ALEX. P. TROTTER. 


(Continued from page 252.) 


THE ETHER. 


So long as we confine our attention to the electric current 
the old fluid theory of Franklin and Poisson suffices. 
Nothing more is wanted in the case of ordinary telegraphy 

Faraday discovered that electrical forces act in curved 
lines like those of magnetic forces near a magnet. Among 
thoseresults . . . . which, being of a peculiar nature, are 
the best tests of the truth or error of the theory, the expectcd 
action in curved lines is, I think, the most important at 
present; for, if shown to take place in an unexceptionable 
manner, I do not see how the old theory of action ata 
distance, and in straight lines, can stand.”*. The old 


philosophers would have explained correctly enough that a 


push with a curved or crooked stick was really a force acting 


in a straight line, and would prcbably have used that as ап. 


illustration of the folly of conceiving a force to act in any 
other direction than a straight line. | 

Having experimentally demonstrated “the curved lines or 
courses of inductive action," Faraday speaks of *a lateral 


tension, во to speak, of these lines on one another.” Again, 


“the dircct inductive force, which may be conceived to ke 
exerted between the two limiting and charged conducting 
surfaces is accompanied by a lateral or transverse force cqut- 
valent to a dilatation or repulsion of these representative lires ; 
or the attractive force which exists amongst the particles of 
the dielectric in the direction of the induction 1s accom- 
panied by a repulsive or a diverging force in the transverse 
direction."t Maxwell, taking this up mathematically, found, 
by a simple train of reasoning, “ that, in order to account 
for the electric attraction between distant bodies without 
admitting direct action, we must assume the existence of 8 
tension at every point of the medium in the direction of 
the resultant force at that point, In order to account for 
the equilibrium of the medium iteelf, we must furtber 
222 . —ñ——— 


Experimental Researches," Vol. i., p. 1215. 
1 * Experimental Researcher,” Vol, i., pp. 1224 вай 1267. 
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suppose that in every direction perpendicular to the resultant 
force, there is a pressure." The tension is an ordinary 
tension along the lines of force, and the pressure is of the 
nature of a bydrostatic pressure everywhere at right-angles to 
the tension. The difficulty in the way of fully realising this 
is the incomplete state of our knowledge of the medium 
—the ether. Forces acting at a distance,“ writes 
Oliver Heaviside, “ are mathematical abstractions only, and 
have no real existence. What is real is a stress in the elec- 
tric field, being a tension . . . . combined with an equal 
lateral pressure, and it is the action of this stress that causes 
electrified conductors to move, or strain Шет. . . . . Thus 
a charged soap bubble is subjected to an external radial 
tension, and therefore expands." f It is an ether stress that 
moves electric tramway cars and telegraph instruments. 


Lord Kelvin's contributions to this theory have been 


directed chiefly to working out hypotheses of a constitution 
of the ether. A striking example of the tendency of science 
to simplify as it develops is to be found in the reduction of 
the number of ethers which are needed to satisfy the 
physicist. 

The first ether that was invented seems to have had 
nothing to do but to fill allspace. This was the outcome of 
the dogma ** Nature abhors a vacuum." According to a 
curiously limited idea of space held by Descartes, two bodies 
must either be in contact or separated ; if in contact, there 
is nothing between them, but if separated there must be 
something between them ; if all known substances are re- 
moved, there must be something left; the name of this 
something was ether. But early science was not content 
with one ether ; there was an ether for the planets to swim 
in, another acted as an electric atmosphere, another to con- 
vey magnetic effluvia, another to convey sengations from one 
part of the body to another, and space soon became filled 
several times over with ethers, and, in medical science, the 
human body was filled with spirits" ара “ humours.” 

According to Clerk Maxwell’s electro-magnetic theory of 


light, the sensation of light is produced by means of a dis- 


tarbance in the ether which is identical with the disturbance 
which is associated with electro-magnetic action. “То 
fill all space with a new medium,” wrote Maxwell, 
* whenever any new: phenomenon is to be explained, is by no 
means philosophical, but if the study of two different 
branches of science has independently suggested the idea of 
a medium, and if the properties which must be attributed to 
the medium in order to account for electro-magnetic phe- 
nomena, are of the same kind as those which we attribute to 
the luminiferous medium in order to account for the 
phenomena of light, the evidence of the physical existence of 
the medium will be considerably strengthened. But the 
properties of bodies are capable of quantitative measurement. 
We therefore obtain the numerical value of some property of 
the medium, such as the velocity with which a disturbance 
is propagated through it, which can be calculated from 
electro-magnetic experiments, and observed directly in the 
case of light. If it should be found that the velocity of 
propogation of electro-magnetic disturbances is the same as 
the velocity of light, and this uot only in air, but in other 
transparent media, we shall have strong reasons for be- 
lieving that light is an electro-magnetic phenomenon, and 
that a combination of the optical with the electrical evidence 
will produce a conviction of the reality of the medium, 
similar to that which we obtain, in the case of other kinds 
of matter, from the combined evidence of the senses.” 
Clerk Maxwell here speaks of two velocities, one “ which can 
be caleulated from electro-magnetic experiments," and the 
other, in the case of light, observed directly." Fifteen 
years later, Hertz actually observed directly the velocity of 
electro-magnetic disturbances, and gave indisputable proof 
of the soundness of Maxwell’s theory, and of the electro- 
magnetic nature of light, or for those who still want to 
know— What is electricity ?—the optical nature of electro- 
magnetism. 

"Starting from rest," wrote Hertz, “ the interior of all 
bodies, including the free ether, can experience disturbances 
which we ‘denote as electrical, and others which we denote 


Electricity and Magnetism,” Vol. i, p. 127. 
T Electrician, Vol. xxvii., p. 353. m 
: Clerk Maxwell, Electricity and Magnetism,” Vol. ii., p. 333. 


as magnetic. The nature of these changes of state we do 
not know, but only the phenomena which their presence 
causes. Regarding these latter as known, we can with their 
aid determine the geometrical relations of the changes of 
state themselves.” * Our ignorance of the nature of these 
changes of state or disturbances to which Hertz alludes ig 
the resnlt of our ignorance of the structure of the ether. 
If elasticity, incompressibility and rigidity were all tbat 
were required of the ether, a stiff but easily permeable jelly 
would do, and basing our concepts on our experience wi 
ordinary jellies, we ought without much difficulty to be able 
to imagine the directions of the actual displacemente, 
though there would be no clue to their magnitude. But 
the mathematician is not fettered by the imagination, and 
he can rig his formule, unfurl his equations, and sail out 
into the sea of mathematical analysis. He employs no 
speculations or arguments; when he is well under way he 
will not even use the language of words, but his rigorous 
work will be expressed in symbols. **When tbe conditions 
of a dynamical problem are completely specified," writes 
A. B. Basset in the introduction to his “ Physical Optics,” 
“all the circumstances connected with the motion can be 
expressed in mathematical language, and equations obtained, 
which are sufficient for the solution of every conceivable 
problem ; and if the number of equations obtained is in- 
sufficient, the specification is incomplete, or some necessary 
condition has been overlooked.” Note the result! a number 
of equations. From the mathematical point of view, these 
are a complete result. But mathematicans are in а 
minority; there are some persons who, like Faraday, never 
knew any mathematics, in the narrow modern sense of the 
word; and some, like those who have no ear for music, are 
incapable of acquiring any useful knowledge of the higher 
mathematics, and there are others who have at one time 
studied, but through lack of practice have forgotten the 
algebraical rules of the game, and yet are intelligent enough 
to want to know something of the result expressed in lan- 
guage which Faraday would have understood. Many 
mathematicians are incapable of so expressing their results, 
but in the present case the conditions of the problem have 
only been given in the form of equations, and it is only fair 
that the result should appear in the same form, The 
mathematician will tell you “it is generally easier to master 
the elements of the infinitesimal calculus than to construct 
or follow proofs which aim at avoiding its use.“ f Did not 
4Esop's stork say something of this kind to the hungry 
fox ? 

How very different is this:—'* I believe that there are 
very few mathematical explanations of phenomena which 
may not be given in quite ordinary language to people who 
have an ordinary amount of experience. In most cases the 
symbolical algebraic explanation must be given tirst by 
somebody, and then comes the time for ite translation into 


ordinary language." 1 
ETHER STRESSES. 


Before going on to discuss the disturbances in the medium, 
that is, in the ether, a few observations must be made about 
this medium. The ether of the undulatory theory of light is 
not universally accepted by scientific men. Clerk Maxwell 
assumed it, Lord Kelvin has attempted to describe it, and it 
has served to enlarge our knowledge of light and other 
forms of radiant energy, but it has never met with much 
favour in Germany, and Helmboltz’s views have, indeed, done 
something to shake the faith of Maxwell’s disciples, although 
but little has been offered in return for that which is pro- 
posed to be abandoned. The ether of Maxwell and Lord 
Kelvin seems to be perfectly elastic, because, so far as 
astronomers can tell, it is perfectly transparent—that is to 
say, it transmits light millions upon millions of miles with no 
appreciable loss. It is far more rigid than steel, for it 
transmits vibrations with such great rapidity, or in other 
words, it rebounds very quickly when distorted. “ І there 
were vibrations of such frequency in a medium of steel ог brass, 
they would be measured by millions and millions and millions 


Electrical Waves," H. Hertz; translated by D. E. Jones. 
'1 “The Alternate Current Transformer," J. A. Fleming, Vol. і, 


1st edition, p. 88. 
t “Spinning Tops,” J. Perry, p. 69. 
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of ton's action on a square inch of matter.“ Of its density 
we know little or nothing ; Helmholtz preferred an im- 
ponderable ether; all that is needed of the ethcr, we are 
assuming, is that its rigidity should be enormous in pro- 
portion to its density. It is probably nearly incompressible. 
Maxwell assumed that it is absolutely incompressible. If we 
allow that there may be a very slight amount of compressi- 
bility, we leave a basis for a theory of gravitation which is 
not instantaneous, but is transmitted at a speed vastly 
greater than that of light.t This ether prevades all space, 
and cannot be removed at all by an air pump, but the 
ether in the interior of bodies, if indeed they are penetrated 
by it, differs somewhat in its properties from free ether. 
From one point of view it permeates all substances just as 
water permeates a jelly. It behaves as a solid. This is not 
the same as asserting that it is a solid. Here is the chief 
difficulty in the theory, for it is so yielding as to allow planets 
and even feathery comets to pass through it with no appre- 
ciable friction, or it passes through them as the sea passes 
through a net. Regarding it as a jelly, it must be 
remembered that a jelly may be thinned with the addition of 
water and yet remain a jelly in its physical properties, until 
it is difficult to distinguish it from water. Lord Kelvin has 
given an admirable solution to this difficulty by comparing 
it with the properties of pitch. Pitch is a brittle elastic 


solid, as far as rapid disturbances are concerned. If suddenly 
bent it breaks with a glassy fracture. A bell may be 
made out of pitch. Even a warm stick of pitch 


which can be slowly bent in the hand will transmit 
the vibrations of a tuning fork, say, 250 to 1,000 
per second, excellently. But for slow disturbances, 
pitch, at ordinary temperatures, behaves like a fluid; 
a bullet will sink through it, and a cork will slowly float up 
through it in the course of several months. The force is 
small, the resistance to be overcome is small, and the speed 
is small. The value of tbis analogy is slight, and by no 
means convincing, unless we consider the figures which Lord 
Kelvin gives. What is the law of the resistance? It 
-clearly depends on time. The cork slowly in the course of 
a year works its way up through 2 in. of that substance ; 
give it one or two thousand years to do it, and the resistance 
will be enormously less; thus the motion of a cork or bullet 
at the rate of 1 in. in 2,000 years, may be compared 
with that of the earth, moving at the rate of six times 93 
million miles a year, or 19 miles per second through the 
luminiferous ether; but when we can actually bave before 
us a thing e'astic like jelly, and yielding like pitch, surely 


we have a large and solid ground for our faith in the 


-speculative hypothesis of an elastic luminiferous ether, which 
constitutes the wave theory of light.“ 


(To be continued.) 


NEW PATENTS, 1902. 


Compiled expressly for this journal hy W. P. Тномрком & Co., Electrical Patent 
Agents, 3:2, High Holborn, London, W.C., and at Liverpool, to whcm all 
inquiries should be addressed. 


18,169. Improvements in electric apparatus for the propulsion of railway 
‘aud other vehicles," C. H. Merz. August 18th. 


18,172. *“‘ Proceeding to manufacture the active mass of electrodes for lead 
accumulators.” F. W. SCHMIDT-ALTWEGG. August 18th. 

18,173. “ An electric ladder." A.G. WHITNEY. August I8th. 

18,174. “Electric earthing device and main, or other circuit cut-out.” A. J. 
Beaumont. Dated August 19th. 

18,188. An improvement in starters and controllers for electric motors.“ 
H. 8. Now£LL. Dated August 19th. 

18,226. "An improved apparatus for indicating the presence of leaks on 
electric circuits." R.J. Bott. Avgust 19th. 

18928. “Improvements in electric switches." 
Electric Company, United States.) August 19th. 

18,229. “Improvements relating to field coils for dynamo-electric machines.“ 
H. H. Lake, (General Electric Company, United States.) August 19th. 

18,230. "Improvements relating to devices for making and breaking electric 
circuits." H. H. Lake. (General Electric Company, United States.) Angust 19th, 


Н. H. Lake. (General 


* “ Popular Lectures and Addresses, Lord Kelvin. Vol. i., p. 334. 
і ‘It seems, therefore, not unlikely that in discussing purely elec- 


tromagnetic speculations, one may be within a stone's throw of the 


explanation of gravitation all the time.” 
trical Papers,” Vol. ii., p. 528. 

1 Sir W. Thomson, "Popular Lectures and Addresses,” Vol. i, 
p. 351. 


О. Heaviside, “ Elec- 


18,2216. “Improvements in and relating to e'ectric switches and the like.“ 
D. R. BRoADp RENT. August 19th. 


18,279. "Improvements in e: ectrie tramcars."’ J. A. DE Macedo. August 20th. 


184,316. — "Improvements in electric circuit breakers." Tue Bamsa 
THomsox-Hovston Company, LiMiTED. (J. J. Wood, United States.) August 
<Oth. 

19,517. ‘Improvements in electric arc lamps." Tax BnirisR Тномвох. 


Houston Company, Limitep. (J.J. Wood, United States.) August 20th. 


18.818. Improvements io means for varying the voltage of delta connected 
polypbase electric circuits." Tux BmnisH THomson-Hotston Compaxy, 


Tad RES (A. H. Armstrong and J. E. Woodbridge, United States.) August 
20th. 
18.819. Improvements in electric arc lemps.” Тре Bnrrisu THOMSON. 


Hors TOR Company, Lisirep. (R. Fleming, United States.) August 20th. 


18.8: 0. Improvement in controllers fot electric motors.” TRE BRITISH 


у Сене шн Compaxy, LimitEb. (E. F. Dutton, United States.) August 
20th. | 


18,321. ‘Improvements in systems of electrical distribution.“ Tux 
British Тномѕох-Носьтом Coxpany, LIMITED. (C. W. Stone, United States.) 
August :Oth. 

15,822. "Imijrcvements in fuse'ess rosettes for electric circuits.” Tue 


British THowsoN-HovsToN ‘Company, LixiTED. (T. J. Johnston, United 
States.) August 20th. 


185,23. "'Improvements in lightning arresters." Тнк BartisH Тномѕох- 
Носвтох Company, Limitep. (T. J. Johnston, United States.) August 20th. 
18,324. ‘* Improvements in ty:tems of dynamc-electric machines.” Tuer 


Brirish THomson-Hovston Company, LIMITED. (F. H. Jeannin, Uni: ed 
States) August 20th. 


18.525. Improvements in method of winding coils.” Тнк Вкітівн Тномзок- 
Hovston Company, LIMITED. (J. W. Lundekog, United States.) August 20th. 


18,3856. ‘Improvements in means for preventing creeping of electric meters.“ 
THE Burris THomson-Hovustom Company, ІлмітЕр. (A. D. Bunt, United 
States) August 20th. 


18,27. Improvements in starting devices for electric motors.“ Tur 


British Тномкох-Носвтох Ce PANT. LIMITED, (R. H. Read, United States.) 
August 20th. 


Isis. „Impiovements in systems of motor control.” Tse Barrisn 
i Company, LIMITED. (F. E. Case, United States.) August 
é it И 2 

14,329. “Improvements ‘п operating dynamo electrie macbines." THE 


BRITISH THoMsoN-Hots10N Company, LIuI TED. (F. Н. Jeannin, United States.) 
Augu-t 20th. 


18:530. ''Jmprovements relatirg to armatures for дупе mo-electric machines.” 
THE BRITISH THoMsun-Houston Company, LiMirkbD, (H. G. Reist, United 
States) August th. 


18,391. Improve ments in means for regulating dynamo-electric machines.” 
THE BRITISH ‘THOmMson-Hovuston Company, LIMITED. (C. R. McKay, United 
States.) August 20th. 


l«:fM. Im] rovements inor relating to e'ectric switches." G. W. PARTRIDGE. 
August 20th. 

18341. "Imprcvements in telephone installations having a central micro- 
phone battery." Siemens Bros. & Co., Liwiten. (Siemens & Halske Aktien- 
Gesellschaft, Germany.) August 20th. (Complete. 

18,372. Improved method of and means for actuating hy electricity the 
points cf electric tiamway rails and the points of the overhead wire.“ J. F. 
Woop. August zlet. 

18,20. “Improved electric heater for liquid." F. H. Brices. August 2lst. 


18,441, “An improved jcint for broken trolley wires and the like." H. N. 
Tuomas, August 21st. 


18,461. Improvements in and relating to portable incandescent electric 
lamps or torches.” G. Pearson. August 22nd. 

18.464. An improved apparatus or device for use in applying bituminous or 
simi'ar composition to conduits for electric cables, or to drain-pipes or like 
goods, to torm jointing lings thereon." 
August 22nd. 


18,465. “Improvements in electric igniting apparatus for autcmcbiles and 
the like." V. KLEMENT. August £2nd. (Complete.) 


18,469. Improvements in or connected with the electrio lighting of trains.“ 
J. G. W. Arpiipa E and A. W. RANKEN. August 2204. 

18,525. “Improvements in trolley arms for electrical traction by overhead 
wire." H. OLIVER. August 23rd. 


18,532. “ Improvements in china frames for branchirg clectiic wire con- 
ductors.” E. KELLERER. August 23rd. 


18,552. “ Improvements in or relating to electrical chip log apparatus.“ 
T.F. Wacker and T. S. WALKER. August 23rd. 


18 £75. ‘Improvements in or relating to the electro-deposition of zinc.“ 
Н. FFiTH. August 23rd. 


18.550. “Improvements in telegraphic apparatus for double transmission by 
pulsatory and continuous currents." W. L. Wise. (A. С, Crehore, United 
States.) August 23rd. 


18,5°6. “Improvements in electric fuses or cut-outs.” 


H. L. Моге. 
August 23rd. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS. / 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 


and Co., 922, High Holborn, W. C., and at Liverpool, price, post free, 9d. 
(in stamps). 


12,400. “improvements in brake or retarding mochaniom.” W. Fairweather. 
(Srockor- Wheeler Company, U. 8. A.) Dated July 10th, 1900, A brake for electric 
motors and other machinery is so constructed that the brake strap may be 
anchored at either end, and applied by a pull at the other end, the brake wheel 
itself determining which end shall be anchored, and which end shall be pulled, 
in accordance with its direction of rotation. 8 claims. 


12,434. “Improvements relating to the manufacture of carbon for electrical 
and other " MW. M. Lako. (W. J. М. A. Kaufhold, and T. Ruseel.) 
Dated July 10th, 1900. Anthracite coal is coked in a closed vessel by heating 
until all inflammable gases have ceased to come off. The coal is covered with 
a layer of paper, &c., surmounted by a leyer of clay. The coal before coking, or 
the carbon obtained, is treated toshape it into the necessary form for electrio 
pencils, brushes, electrodes or contacts, and is applicable also for use in electric 
furnaces, and for heating by electricity. The powdered carbon may be used 
instead of graphite for facing moulds in metal casing. 4 claims. 


12,600. “improvements relating te the separation of mixed granular or pulvorised 
substances.” T. Gates. Dated duis otho 1900. Relates чы the separation о! 
mixed granular or pulverited substances in accordance with their degree of 
electrostatic capacity, or of diamagnetic susceptibility. The process is ap lic- 
able, for example, in the separation of particles of gold from placer sand. e 
sand falls in a shower from a hopper connected to one terminal of a Wimshurst 
or like machine. The receiving hoppers are connected to the other terminal, 
and the metallic particles are diverted from the main stream into one or other 
of the hoppers by repulsion from, or attraction to, an intermediate pole con- 
nected to either of the terminals of the machine. In another apparatus the 
stream descends through a ai r-gap between the poles of an electro-magnet, and 
the repulsion of the diamagnetic field is increased by the electrostatic charge) 
due to the connection of the hopper with one of the terminals of a Wimshurst 
machine. The receiving hoppers are connected to the other terminal, the 
sand being received in one hopper, and the gold in the other. 3 claims. 


W. Oates and Н. L. Котн. 
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BRITISH POWER. 


Ir is a remarkable fact that whilst the latest successes 
of America or Germany, and their most up-to-date 
methods and labour-saving systems, are matters of common 
knowledge, we are often in crass ignorance of the 
equal, or greater, progress that is being made in our 
own little country. 

Our leading professors and experts return from their 
triumphal marches on the Continent, not only full of 
American and German ideas, but literally so overflowing 
with ignorance of what is being done in their own country 
as to seriously tell an audience of British electrical engineers 
that they scarcely know the meaning of the term “ three- 
phase" ; that liquid motor-starting resistances are practically 
unknown in this country; and other equally edifying pieces 
of information. It is with the object of laying before our 
clientéle some idea of what has been, and is being, done in 
the matter of electric power work in this despised country, 
that this special ** Electric Power " number is issued. 

There can be no doubt that the era of electrical power has 
now fairly dawned, an era that is destined not only to mark 
as great a change in our industrial methods as was brought 
about by the advent of what is called the “steam age,” but 
to witness the removal of some of the disadvantages which 
the general adoption of steam power has brought in its train. 
Concentration and overcrowding are among the drawbacks 
with which the “ steam age” is credited, and these, it is 
hoped, will be to some extent mitigated by the general dis- 
tribution of electric power supply mains, and cheap means of 
locomotion. 

Some eight or ten years ago several papers were read 
before engineering societies— papers which have since 
become almost classics—dealing with the remarkable 
economy of electrical methods of driving, as compared with 
purely mechanical systems. Tables were published of tests 
carried out in a number of engineering works; tests which 
showed the actual mechanical losses in transmitting the power 
from the engines to the tools, as high in some cases as 80 per 
cent. That is to say, for every 100 H.P. indicated by the 
engines, but 20 H.P. was usefully employed, the remainder 
being absorbed by shafting, belting, &c. It is worth remem- 
bering that these tests were carried out in American 
works, where workshop methods are generally suoposed to 
be so very far in advance of our own. Independent 
tests carried out in this country served to con- 
firm the fact that, generally speaking, the energy lost in 
the average works exceeded that usefully turned to account. 
Nor were such losses confined to systems of shafting and 
gearing; they were equalled, and often surpassed, in 
shipyards, where the power was transmitted through long 
lengths of steam pipe—frequently uucovered—to inde- 
pendent engines scattered at widely distant points. 

Since that time, and especially during the last few years, 
enormous strides have been made in the direction of electric 


power application in our shipyards and engine works. In another 
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column a description willbe found, for example, of the electric 
equipment in a Clyde shipyard ; and it is not drawing the 


long bow to say that there is scarcely a shipyard of any 


importance on the north bank of the Tyne in which electric 
driving is not in use, wholly or partially. On the Wear, 
the Tees, at the Hartlepools and on the Clyde, electrical 
methods are gradually superseding the older forms. 

Many of the yards on the north side of the Tyne derive 
their energy from the mains of the Newcastle Electric 
Supply Company, which has now such a good station load 
factor, that the works cost per unit generated is said to be 
below 0:27d. The County of Durham Electrical Power 
Distribution Company hopes to do as well on the south side 
from the Gateshead power station. Whether either or both 
companies will eventually be able to supply energy at such a 
low cost as to induce Messrs, Palmer’s and Messrs. Swan and 
Hunter to shut down their own generating stations remains 
to be seen. 

The success of the Newcastle Company is pointed to for 
the encouragement of capitalists by the numerous electric 
power companies which are springing up all over the 
country ; but the conditions are not quite parallel. The whole 
of the shipyards and engineering works supplied by the 
Newcastle Company on Tyneside are situated in one line, 
extending about five miles on each side of the generating 
station, whereas with many of the power companies the 
consumers will be scattered over areas ranging from 100 to 
over 1,000 square miles. Some of these companies are handi- 
capped by being shut out of the best districts in their areas ; 
thus the Yorkshire Company cannot touch the charmed 
circles around some of the chief manufacturing and indus- 
trial cities in that county, yet even with these restrictions 
the company hopes to reap a rich harvest. { 

Notwithstanding these and other public supply schemes, 
there is still room for the isolated power plant installation, 
which, properly designed, has a very high load factor. We 
have already referred to isolated plants in the Tyneside 
district, and in our description of the “ Electric Driving 
at & Bedford Engineering Works," it will be noted that 
energy is not in this case taken from the Bedford Cor- 
poration supply mains, but that a special generating plant 
has been put down, including boilers, engines and dynamos. 
The power load factor is 55°6 per cent., and the total load 
factor, including lighting, 47°5 per cent. We learn that 


400 tons of coal per annum are saved as а result of the 


conversion to electrical driving, but the total cost per unit 
is not stated. The works cost at the Bedford municipal 
station is 2°22d. per unit, which probably exceeds the total 
cost at the engineering works described. 

At Messrs. R. & W. Watson's paper mill, the generating 
plant has, at present, a capacity of 600 KW., and the weekly 
consumption is 29,380 unite. The total cost, including 10 
per cent. for interest and depreciation, is said to be about 
1d. per unit. A figure of this order would not leave much 
profit to a power company with a lower load factor, and 
with losses in transmission, und interest and depreciation 
on cables to provide for. Evidently such companies will 
have to be content for the present with the smaller and less 
profitable consumers. 

The growth of motor work has produced a marked change 
in the general design and details of construction of 
dynamos and motors and switch-gear. This is due both to 
the greater mechanical stresses which the variableness of 
the load throws upon the machines, and to the increased 
voltages which have been rendered necessary by the large 
powers transmitted. The smooth-cored armature has 
gradually given place to tbe slotted-core, the Gramme ring 
to the drum, and the bipolar to the multipolar, and for 
small and medium powers the open-type motor i8 now super- 
seded by the enclosed form. Many and various designs of 
pole-pieces and special windings have been introduced 
to overcome field distortion, and the carbon brush, 
with or without a copper centre, has almost entirely 


superseded the plain copper brush. All these points are 
well exemplified in the succeeding special articles. Nor ig 
it in dynamo and motor details only that great changes have 
been rendered necessary, but engines which are employed for 
dynamo driving, for power purposes, have undergone sundry 


modifications with a view to maintaining constancy of speed 


with a widely varying load. Thus, in the articles on the power 
equipments at the Westinghouse works, at Messrs, J. & Е. 
Howard’s works, and at the Bradford Colliery, reference is 
made to the heavy fly-wheels. At the Bedford works 
(J. & F. Howard's) the 250-r.H.P. engine, running at 350 
revolutions per minute, has a fly-wheel weighing 2} tons, 
with a diameter of 4 ft. 6 in. As the dynamo is 


.of the six-pole type, its armature will add appreciably 


to the fly-wheel effect. This extra fly-wheeling, com- 
bined with throttle governing, is one of the main 
features which distinguish an engine for power work 
from one intended for a lighting load only. 

The marked economy and increased efficiency of electric 
driving over all other known forms of motive power 
have tended to raise the standards of efficiency 
and economy all round, and engineer-managers are 
ever on the look-out for undiscovered and unsuspected 
sources of loss that may be diverted into profitable 
economical channels. Whilst we are not over-endowed 
by nature in the matter of water-power, and can only 
look with envy at such large schemes as that (described 
on pp. 463—5) of the Rhône Power Company, at St. Maurice, 
we are not wholly deficient in this respect, and interesting 
accounts of small water-power installations, at Blaenau 
Festiniog, in North Wales, and at Frongoch, in Cardigan- 
shire, are given in the pages which follow. There is, more- 
ever, a larger number of water-power installations in this 
country than is commonly supposed, albeit they are of com- 
paratively small powers. 

Still, other sources of power are running to waste, which, 
if utilised economically, would produce more than sufficient 
electrical energy to provide light and drive the machinery 
in all our large ironworks. We refer to blast furnace gas. 
In other portions of this issue we give some account 
of what has already been done in this direction. Although, 
when compared with coal or producer gas, the gas given 
off at the blast furnace mouth is of poor quality, 90 
to 120 cubic ft. per hour will develop in a gas engine 
1 I. H. P., and engines of upwards of 1,000 J. H. P. have been 
made. It is computed that out of 600 blast furnaces 
in the United Kingdom, 300 are continually in blast, 
giving off hourly over 91,000,000 cubic ft. of ges. 
Assuming a rate of consumption as high as 125 cubic ft. 
per hour per 1.H.P., it is seen that here is a source of energy, 
largely running to waste, capable of producing in properly 
designed gas engines upwards of 728,000 т.н.р. continuously. 
The managers of blast furnace works need educating up to 
the possibilities of. electric motors, not only for machine-tool 
driving, but for the transport of materials, as at present 
many consider that when they have utilised the gas to drive 
the blowers and heat the stoves, they' have not only done 
well, but have done all that is possible. 

It will be sufficient to remind our readers that the Darwen 
tramway system is run by power generated from town's refuse, 
and that several small towns generate practically the whole of 
their electric energy for public supply from the same source, 
to illustrate the fact that there are still other worlds of 
potential energy to conquer and turn to kinetic account. 

Other articles in this issue deal with power work in 
Switzerland, Australia and elsewhere ; whilst directing 
attention to these, as we ought to neglect no oppor- 
tunity of profiting by the experience of others, we desire 
more especially to emphasise the importance of the work 
that is being done in onr own country. , We feel 
sure that a study of this issue will be of interest 
and profit, not only to electrical engineers and contractors 
generally, but to those manufacturers and works managers 
whose commercial instincts prompt them to keep abreast of 
the times in matters electrical, May we also hope that some 
of the articles herein may be the means of informing an 
reforming others who invariably put the blind eye to the big 
end of the telescope when the work done in their own country 
is concerned, but wlio are ever ready to blow the American 
or German trumpet for the stranger over the way. 
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THE ELECTRICAL DRIVING OF 
MACHINERY; ITS ECONOMY AND ADVAN- 
TAGES. 


By FRANK BROADBENT, M. I. E. E. 


ON turning over some old notes on motor driving, in search 
of illastrations for this article, the following entries seemed 
« propos :— 

1. National Arms Factory, Liege. 
of shaftiog driven by independent motors. 
of ghufting used." 

“ Resul/.—Power required per rifle per day is less than 
half that in any similar factory using mechanical trans- 
mission, viz, 14 Н.Р, per rifle, as against 34 II. P.“ 

2. Royal Arms Factory, Liege. Electric generating 
plant put down, and independent engines replaced by electric 
motore.” 

„Hesl. Coal bill reduced to one-third.” 

3. “Compagnie Vieille Montagne, Belgium. 
transmission replaced by electrical.” 

« Resull.—?20 stokers and engineers dispensed with." 

5. Forest & Co., St. Etienne. A factory containing 
100 looms for weaving quadruple and sextuple plushes, 
ribbons, &c. Each loom driven by a separate motor 
varying from 3rd to 1 н.р, The warping, cutting, glossing 
and printing machinery all electrically-driven. Same 
dynamos supply both lighting and power circuits.” 

* Remarks.—The initial cost was no more than would 
bave been necessary for complete outfit of shafting, &c., 
for mechanical driving. The lightness of the shops, absence 


Short straight lines 
No main lines 


Mechanical 


of overhead belting, economy in transmission, more uniform 


and gentle movement, and better control of machinery are 
points which all tell in favour of electrical driving." 

8. “ Baldwin's Locomotive Works, Philadelphia. On 
electric travelling cranes being erected, wheels which formerly 
necessitated a dozen men, were manipulated by two men." 

12. “Siemens Bror., Woolwich. ^ Electrical driving 
throughout the works. About 1,200 H.P. used." 


“ Result—A saving of 3,000 tons of coal a year, and the 


wages of six stokers and engineers.” 
14. “Dorman, Long & Co. Portion of works changed 


over to electrical driving.” 

* Resulf.—Two boilers and six engines dispensed with. 
and all labour connected therewith, and a saving of 1,500 
tons of coal a year. System being extended." 

17. “Cambois Colliery, Northumberland. Seven motors 
of 8 H.P. each, driving underground pumps, replacing endless 
wire-rope transmission.” 

* Result.—Annual coal consumption reduced from 1,500 
tons to 450 tons. The labour of two men and two boys 
dispensed with. Total annual saving about £1,000.” 

The notes, from which Ше above examples are abstracted, 
were made at a time when the advantages of driving 
machinery by electricity were little appreciated in this 
country; and it was necessary to borrow largely from 
American and Continenta] practice to show British manufac- 
turers what could be done in thia direction. | 

There is no need nowadays to go out of our own country 


for illustrations, although it is an exceedingly difficult 


matter to obtain reliable figures as to costs of working, or of 
savings effected. There can, however. be no question as 
to the efficiency and economy of a well-engineered scheme 
of driving by electro-motors. 

Of course, there is another side of the picture to look at. 
Such immense economies as are shown in the preceding 
examples are, in many cases, due as much to the bad—the 
ahockingly bad—mechanical systems replaced, as to the 
undoubted excellence of electrical methods. 

It is no uncommon thing to find that in old works, shafting 


and belting absorb from 50 per cent. to 80 per cent. of the 


total power generated, and that in shipyards, auxiliary 
engines, with their long lengths of exposed piping, consume 
100 Ibs. of steam and upwards, per brake horse-power per hour. 
Obviously it does not take much to beat a system of this 
nature. Not that a mechanical system of driving is 
necessarily inefficient, but it is inelastic. As machine after 
machine is added to a works, shafts, bearings and hangers 
become ёо strained and twisted, that the wonder sometimes 


is, not that they absorb so much power, but that they stand 
it at all. Originally, the shafting may have been efficient 
enough. 

An electric system, on the other hand, is perfectly elastic ; 
motors can be added from timeto time without in any way 
affecting the efficiency: machines can b> put in positions 
which would be impossible if they were driven by belting 
and shafting, and a degree of control over individual 
machines is possible, which no other system can touch. 

The publication of the extraordinary savings that a change 
from mechanical to electrical driving has effected in various 
places, has, perhaps not unnaturally, created the impression 
in that section of the public mind which always rushes to 
extremes, that the electric motor is, under every circum- 
stance, more efficient than a steam, gas, oil, or any other 
kind of engine : and that the mere exchange of an engine 
for a motor will result in untold economies. 

And, so long as human nature is what it is, the demands 
of the credulous will be ever met by the supplies of the 
charlatan ; and motors will be set up to do the impossible— 
that is, to effect economies. when the least smattering of engi- 
neering knowledge is sufficient to prove that the results, 
from the commercial point of view, will be for the worse 
instead of the better. 

Bat the credulity of the Jay mind in matters pertaining 
to electricity may, to some extent, be condoned, when we 
hear engineers, carried away by an excess of enthusiasm, 
predicting not only the electrical driving of all cotton 
factories in the near future, but that each spindle will be 
driven by its own motor! Now, the driving of cotton 
factories— but, as Kipling says, ‘that is another story.“ 

Not long ago the writer was called in to explain why a 
recently- installed motor, driving four small machines—colour 
grinders—cost twice as much for energy as steam driving 
formerly did. 

The price of electricity had something to do with the case, 
but not more than the bad engineering. Tbe motor had 
merely replaced a belt from the main shaft, and the power 
before reaching its destination was transmitted through two 
intermediate shafts (between the motor and the machines), 
two belts, and a heavy vertical chain gear. 

The power absorbed when doing no work at all was 7 KW., 
full load taking 17 kw. That is to say, the maclnnes took 
10 Kw. and the shafting and motor 7 kw. бо it cost the 
proprietors—at 24d. a unit 18. 54d. an hour to drive shaft- 
ing alone. 

On the basis of a 50 hours’ week and 50 working weeks 
per annum, the annual cost of /s energy would have 
been £182, which, capitalised at 5 per cent., represents the 
equivalent of £3,640. And this, forsooth, is called elec- 
trical engineering ! 

The £152 is not the whole cost, for to this must be added 
the interest and depreciation on the unprofitable portion of 
the installation. 

If instead of one 20-H.P. motor four medium-speed 
motors of 3-1r.r. each had been supplied, each geared up to 
one machine, the initial cost would have been 
increased by about £100, which at 8 per cent. equals 
£8 per annum for interest and depreciation on the 
extra capital outlay, instead of £182 run to waste. 
The energy consumed per machine would have been slightly 
increased owing to the loss in the gearing, and the somewhat 
lower efficiency of the motors, but as the machines work 
intermittently.only, the loss from this source would have 
been but a small fraction of tbe original shafting loss. 

Examples of this kind might easily be multiplied ad 
nauseam, but this should suffice to emphasise the necessity 
of carefully studying all the conditions before deciding any 
question of motor driving. To put down a motor that wiil 
cost more for energy than the motive power it has replaced, 
doing the same work, is not only bad engineering, but very 
bad business. 

The fact must never be overlooked, that electricity, genc- 
rated by steax-power, must necessarily be dearer, at the 
generator, than the steam-power itself. It is only in the 
method of transmission and application that electricity scores ; 
only by getting it right up to the tool or machine, avoiding 
all unnecessary losses in transit, can we secure the highest 
economy and beat commercially every other method vt 
driving. 
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The ease with which the sub-division of electric power 
can be accomplished, and the ability to connect a motor 
right up to the.machine it is desired to drive, not only 
permits great economies to be effected, but gives such a com- 
plete control over individual machines that the output or 
turnover can be also greatly augmented with little or no 
addition to standing charges. | 

Fig. 1 is an interesting curve, by Crocker, showing the 
relation between the useful and wasted work in a factory 
tested by him, It is seen that tests were made every quarter 
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of an hour during a full working day, and whilst the power 
actually used in the machines varies from about 8 to 18 H.P., 
the losses in engine and shafting remain constant at about 
83 H.P. 

From these figures, the efficiency of the whole system 
works out at under 20 per cent. at the lower power, and 35 
per cent. at the higher ; that is, there is 80 per cent. wasted 
in the one case, and 65 per cent. in the other, the mean lots 
being about midway between these figures. 

Fig. 2 shows the approximate resulta that a change to 
electric driving would effect, assuming electricity to be 
generated at the works by means of a coupled plant. u 

In the-first place, it is seen that the engine and boiler 
power need be only 30 instead of 50 H.P., and in the second 
place, that, whilst the total losses in engine, dynamo, cables, 
and motors are under 35 per cent. at full load, giving an 
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efficiency of 65 per cent., the loss is not a practically constant 
quantity as in the case of mechanical transmission, but 
varies with the load. At no load, the motor and cable 
losses disappear entirely, and both engine and dynamo losses 
are reduced somewhat. 

If the engine and dynamo be dispensed with, and elec- 
trical energy taken from a supply main, then the only losses 
are those in the motors and cables, and these vary with the 
power taken. | | -— uu 

Snb-division is, perhaps, carried to its highest point in a 
printing works, and here, undoubtedly, the correct practice 
is to drive each letter-press or litho, machine by a separate 
motor. ‘The machines are so frequently started and stopped, 
that in a works of any magnitude, the energy lost in shaft- 


ing in a belt-driven works must be considerably more than 
the energy usefully employed in printing. 

But economy in energy is not the only advantage gained 
in such works. The absence of overhead belting and shaft- 
ing, which, besides casting shadows on the forme, and 
darkening the place generally, throws down an objectionable 
quantity of dust, is no inconsiderable gain. 

Then the even turning and complete speed control result 
in almost entire absence of wasters, and in increased output 
per machine. This increased output, in some works, amounts 
to fully 25 per cent., and as standing charges remain prac- 
tically the eame, the extra profit made in a large works must 
be considerable : when this is properly credited to electric 
driving, the economy of the system is seen to be far more 
than is represented by the mere saving of energy. 

It may not be quite obvious how this extra turnover comes 
about. It is due to the much greater range of speed 
obtainable with electrical driving. In a mechanical system, 
the machines are usually driven by belts from the ordinary 
three-step cone pulleys, giving three possible speeds, The 
top and bottom speeds are the least used, most of the work 
being.done on the middle speed. This, of course, depends 
upon the class of work done. For very light formes, the top 

are used ; and for heavy formes the lowest. If it were 
possible to keep one machine always on one class of work, 
speed variation would not be of such importance, but 
{Ма is impracticable. The speed is limited practically 
by the rapidity with which the attendants can feed 
the paper, and this again depends upon the size. In 
the case of a demy letterpress, 2,000 impressions an hour 
would be considered good feeding, and from 1,400 to 1,500 
in the case of a quad crown size. 

If the nature of the forme is such tbat the top speed is 
too fast, there is nothing for it, in the belt-driving system, 
but to run on the middle speed, although an intermediate 
ае between these would be quite suitable if it could be 
obtained. If a machine has to run all day—say, 9 hours— 
at 1,500 impressions an hour, when it might, if arrange- 
ments permitted, run at 1,750, there is a lose of output for 
the day, amounting to 2,250 copies. And this is on one 
machine only. In a large works, therefore, it is obvious 
that the output is very materially reatricted by the ordinary 
methods of belt driving. With motor driving there is no 
reasonable limit to the number of speeds that may be 
obtained, and in some controllers as many as 60 steps are 

rovided. Printers may say they do not require more than 
half a dozen speeds, but it is always advisable to provide for 
at least double this number, as, once a motor is fixed, the 
enormous advantages of speed control are soon appreciated, 
and the electrical engineer is then blamed for his want of 
foresight in not having provided more eteps in the gpeed 
regulator. 

Now, what is the most efficient system of control ? 
Clearly by field regulation entirely, as this gives maximum 
efficiency of the motor at all speeds. But this is expensive ; 
it means that for a variation of from half to full speed the 
motor must be large enough for the full power at the lowest 
speed. Then it must have sufficient margin not to «park 
while developing its maximum power at the top speed, when 
its field is weakest. . 

The most inefficient method is by resistance in series, 88 
the same power is consumed whether the motor is doing 
half or full load. Nor is this method satisfactory for other 
reasons, e. 9., unless the motor has а good margin of power 
it will be under-powered at the low speeds, owing to 
the loss in the regulating resistance; as the power 
demanded is not exactly proportional to the speed, owing to 
the mechanical losses in the machine. And, again, as the 
power required varies for different formes, the speeds will not 
always be the same on tbe eame controller steps, necessitat- 
ing a larger resistance and more steps than might be sup- 
posed, besides misleading the machine attendant. It is 
another cage for compromise. It is found in practice that 

the most usual speeds are those between the middle and the 
top speed, the lowest speeds being used much less frequently. 
A very satisfactory and economical arrangement, therefore, 
is to wind the motor for the maximum power at the 
middle speed, and speed wp by shunt regulation, and down 
by series regulation. 

Another important point in this, as in all classes of 
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machines in which the load has a cyclic variation, is 
the prevention of sparking due to sudden field distortion. 
The current in the armature fluctustes very rapidly 
and through a wide range; in fact, a tramcar motor 
has a comparatively easy life compared with that of a 
printing press motor. It has been authoritatively stated that 
such is the variation, that at a part of the stroke the motor 
acts ав a dynamo and puts current back into theline. This 
is, of course, from the nature of the case, improbable, as the 
motot cannot accelerate beyond its light load speed. To 
prevent sparking, it is a great help, indeed it is necessary in 
order to obtain the best results, to use compound-wound 
motorsfor this class of work. The series winding should 
produce from 20 per cent. to 30 per cent. of the total field, 
the precise amount depending upon the nature of the load. 
This, of course, causes the speed to vary somewhat with a vary- 
ing load, but for most purposes the variation is unimportant, 
and the advantages far outweigh this consideration. Not only 
does the addition of the series winding stiffen the field just 
when it is most needed, and so tend to prevent sparking, but it 
keeps the motor up to its work, and levels the current curve 
somewhat. 

These remarks apply with equal force to the driving of 
such tools as punching, notching, planing, stamping and 
shearing machines, guillotines, frame saws, rolling mills, and, 
in fact, any machine on which the work comes suddenly and 
periodically. 

Fig. 3 illustrates the form of power curve in a motor 
driving a shearing machine when shearing ; in. and 3 in. 
steel plates. The motor in this case was shunt-wound. The 
addition of series turns on the field would have reduced the 
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peaks a little, and additional fly-wheel power would have 
smoothed them out considerably, at the expense of increased 
light-load power. 

The question of fly-wheeling is one that deserves more 
attention than it has received ; there are some machines— 
such as printing machines, cranes, and the like—which need 
starting up quickly and stopping instantly, to which fly- 
wheels cannot be applied ; but there are many others to 
which extra fly-wheel-power would be of material assistance. 
But this also is a subject which must be left over for future 
consideration. | 


THE UP-KEEP OF THE DIRECT CURRENT 
MOTOR AND ITS ACCESSORIES. 


By ALFRED H. MAYES. 


IT would be difficult—in fact, in the opinion of the writer, 
impossible—to find a machine capable 0f transforming energy 
Into motion which can reasonably be compared with the 
direct current motor for simplicity of construction, and for 
absence of those details likely to be the cause of trouble and 
breakdown. 

Compared with the steam, gas, or petrol engine, its fewness 
of parts and simplicity of design are extremely marked, whilst 
for reliability, noiseless running and absence of wear and 
tear, it is undoubtedly far in front of all competitors. 

The amount of attention required by the electric motor 
ш extremely small, bnt, unfortunately, in too many instances 
éven this limited amount of supervision is not accorded it, 


and the motor is left entirely to take care of itself until some 
trifling irregularity, which might at its commencement have 
been put right іо a minute, develops into a serious fault. 
It is certain that users who employ a considerable number 
of motors would do well to retain the services of an expe- 
rienced man to look after them, and keep them in thorough 
running order. 

One man is sufficient to attend to the requirements of, say, 
20 average-sized motors and their accessories, and his wages 
would be saved many times over by the reduction in the 
amount annually required for repairs, to say nothing of the 
saving effected in consequence of the absence of stoppages of 
the machinery. 

In the experience of the writer, the most serious and 
frequent causes of trouble to which a motor is liable are— 
first, overheating of the armature windings and consequent 
destruction of the insulation; and secondly, severance of 
the field coils. 

The overheating of the armature windings is, of course, 
due to the passing of a current which is in excess of 
the carrying capacity of the conductors with which the 
armature is wound, and in the opinion of the writer, this 


. prolific source of breakdown, entailing as it does repairs of а 


costly nature, and, when no spare armature is provided, an 
expensive stoppage of the machinery in addition, could be to 
a very large extent, if not entirely, prevented. 

The writer has always been a strong advocate for the use 
of carefully-tested fuses, and adopting the principle that 
"tbe strength of a chain is that of its weakest link,” 
strongly maintains that when a suitable fase of known 
capacity is provided, it is & practical impossibility to injure 
the armature of the motor by overheating. 

Of course, the value of this reasoning lies in the strictly 
correct interpretation of the phrase ** known capacity.” 

There is undoubtedly a widespread idea amongst electrical 
engineers that the fuse is an erratic piece of apparatus, given 
to playing strange pranks in the direction of coming into 
action when not required to do so, and of carrying unlimited 
currents at times instead cf exercising its true function of 
severing the circuit in case of abnormal load. | 

That some justification for the above impression exists is 
beyond dispute, but it cannot be correctly based upon any 
inherent defect of the apparatus itself; it really owes its 
origin to an insufficient appreciation, upon the part of those 
responsible, of the important bearing which details, emall in 
themselves, have upon the ultimate carrying capacity of the 
apparatus as a whole. 

There are five principal factors governing the carrying 
capacity of a fuse :—(1) Cross-section of the fuse itself; 
(2) nature of metal used ; (3) length between the terminals ; 
(+) the mass of metal contained in the terminals; (5) the 
temperature of the surrounding atmosphere. 

It is not sufficient, therefore, to rely upon such particulars 


. a8 cross-section and nature of the metal only ; it is necessary 


to bear in mind also that an increase in length between the 
terminals will decrease the carrying capacity owing to the 
C? R effect, and also that the heavier the mass of metal con- 
tained in the terminals the greater will be the carrying 
capacity on account of the absorption of heat from the fuse 
into the terminals, from which it passes by radiation and 
conduction to the base of the apparatus. The variation in 
the temperature of the surrounding atmosphere is usually 
a negligible matter. 

It is, therefore, essential in standardising a system of 
reliable fuses for the tests to be taken upon the complete 
article as designed for commercial use, and not upon a tem- 
porary laboratory device, 

Given careful attention to the above requirements, there 
is no practical or theoretical reason why the actual time and 
current limit of a fuse should not be a known and definite 
quantity, and if every individual motor circuit were provided 
with a tested fuse of this clase, the costly mishap commonly 
called a burn-out would become a thing of the past. 

It is scarcely necessary to add that the replacement of fures 
when required must be in the hands of a responsible person, 
who is provided with a supply of the tested fuses in question. 

The next and less frequent cause of trouble, namely, 
severance of the field windings, is to a large extent a manu- 
facturing question, but as there are several points in the 
installation work which affect the matter, it will not be out 
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of place to devote some consideration to the subject in this 
article. 

The writer thinks that experience has shown dampness to 
be by far the most serious enemy which the field coils have 
to contend with, and to be responsible for more breakdowns 
in this direction than any other cause. Careful examination of 
the damaged coils of many motors which have broken down 
after working for a length of time indamp situations has 
shown, from the appearance of the portions of wire attacked, 
that the dampness had gradually permeated the cotton covering, 
and ко reduced its insulating properties that it was no longer 
capable of withstanding the difference of potential which 
exists between the various coils and layers of the winding. 

Care should, therefore, be taken to find a dry situation for 
the motor whenever circumstances will permit, and failing 
this the whole of the field coils should be treated with hot 
paraffin wax, preferably, of course, in the process of manu- 
facture, as à mere outward application will not give equally 
good results. 

The remaining precaution to be taken is to see that the 
connections on the starting switch are such that the field 
coils are not subjected to any excessive strain owing to 
induced E. M. F. when opening the circuit. 

Owing to the high speed at which the average electric 
motor runs, the question of oiling the bearings becomes a 
point of the greatest importance, and tbis shonld be done at 
regular and stated times, the oil used being of a rather light 
character. 

Most high-class motors are now guaranteed by the makers 
to run sparklessly at all loads, but this result, which is the 
outcome of many years of effort and experience on the part 
of the designers, may easily be entirely negatived by careless 
setting of the brushes by the person upon whom the duty 
devolves. 

Brush blocks composed of high conductivity carbon are 
now almost universally used, and it is absolutely necessary 
that these shall bear fairly and evenly upon the commutator, 
and also be so placed, that the positive and negative brushes 
are at opposite points of its circumference. 

After running for some time, the brushes will naturally 
become worn to a shape corresponding with the curve, and 
also the plane of the commutator, and their setting should 
therefore never be disturbed until wear renders it requisite to 
do so. 

Sparking is frequently caused by the brush blocks being 
insufficiently pressed into contact with the commutator by 
the adjustable spring gear provided for the purpose, 


especially in the case of the brushes on the lower side, as 


in many forms of gear the spring has to overcome the ten- 
dency to bad contact caused by the weight of the brush and 
brush-holder, in addition to the usual vibrations. 

Lubrication of the commutator in any form the writer 
considers to be inadvisable, for'clearly whatever substance is 
used must be of an insulating character, and it therefore 
amounts to placing a film of non-conducting matter between 
the brush block and the commutator; in fact, just where a 
perfect electrical connection should exist. 

What is required is that the face of the commutator, and 
also the wearing face of the brush, shall -develop a perfectly 
smooth and glossy surface, and this they will do in a short 
time if all possible precautions are taken to prevent 
sparking. 

Turning to the accessories, we find of course that the 
apparatus upon which most of the work devolves is the 
starting switch, and consequently it is in that direction that 
the greatest amount of attention will be required in order to 
keep things in working order. 

The switch contacts will need attention from time to time, 
owing to the deterioration caused by the sparking, which 
cannot be entirely avoided however carefully the difference 
of potential between the different sections is distributed. 


The sparking can, however, be reduced to a minimum by 


careful design and construction, points which are unfor- 
tunately too often wanting in present-day starting switches. 

The contacts must be kept bright and clean by a liberal 
use of fine emery cloth, and, if required, the smooth file algo, 
otherwise they will gradually become coated with a film of 
fused matter, and the roughness caused by the sparking 
will render it difficult to operate the switch. 


Especially is it necessary to keep the contacts smooth and 


clean in the case of the now almost universally-used auto- 
matic switches, as otherwise the friction caused by their rough 
condition may prove too great for the power of the pull-off 
spring, in which case the contact arm will come to rest 
before all the resistance is cut out ; and this, if unobserved, 
may lead to the overheating and destruction of the resistance 
coils. 

Not only the contacts but the contact-maker fitted to the 
switch arm must be kept in good condition, and it may be 
here remarked that a block of high conductivity, hard 
carbon is the most satisfactory form of contact maker, and 
will last for months without attention even under the most 
severe conditions of service. | 

The block must be very firmly pressed down upon the 
contacts by means of adjustable springs fitted to the switch 
arm, and care must be taken that the electrical connection 
with the switch arm is sufficient to carry the current, ia 
order that no local heating may occur. 

In the case of motors taking over 50 amperes at full load, 
the contact arm should be short-circuited when in the full-on 
position by an auxiliary device, as that is abont the largest 
current which the switch centre, and also the contact maker, 
can be relied upon to carry continuously. 

It is also very advisable to occasionally inspect the 
terminals both on the starting switch and on the motor, in 
order to make sure that the lock nuts or eet screws, as the 
case may be, are firmly gripping the cable ends, as these 
have a habit of gradually working loose on account of vibra- 
tion and other causes. 

When such devices as overload preventers and circuit- 
breakers are employed, it is absolutely essential that they 
shall be carefully tested at frequent intervals, and the 
rubbing surfaces and moving parts be kept perfectly clean 
and in free working order, as a very slight amount of undue 
friction, caused by a gradual accumulation of oil and dust, 


will materially increase tke current which must pass before 


they will exercise their function of opening the circuit. 

Whilst this part of the subject is under consideration, the 
writer wishes to again strongly advccate the use of a reliable 
fuse in addition to the above devices when such are used, as 
one failure to act on the part of the circuit-breaker or over- 
load preventer may prove an expensive business. A case 
occurred not many years ago in which a whole town was 
plunged into darkness in consequence of a circuit-breaker not 
being backed up bv fuses. 

The cireuit-breaker may safely be left to the manipulation 
of the machine attendant, provided that the following con- 
ditions are complied witb, that is to say, the instrument 
must be protected by a locked-up iron case with only the 
handle projecting, and the construction must be such that it 
is impossible to again close the circuit until the cause of the 
excess current is removed. Circuit-breakers of this class are 
now readily obtainable, and no other type should be used in 
motor installations, 

The remaining adjunct of importance, that is, the main 
switch, will, provided it is of strong and sound construction, 
require but little attention, an occasional application of 
fine emery cloth to the rubbing surfaces being all that is 
necessary. 

There are, of course, many other points of the greatest 
practical interest connected with the running and up- keep of 
an electric motor installation; for instance, the question of 
speed regulation is of vital importance, and unless the right 
principle isadopted and carried out in a thorough manner, this 
will prove a continual source of trouble. The consideration 
of these, however, must be deferred for the present. 


Ashford Electric Lighting.—A warm discussion relative 
to the U.D.C.’s proposal toaskthe L. G. B. for sanction to borrow £15,000 
for electric lighting, took place at the meeting of the Council on 
September 4th. The members who opposed the introduction of 
electric light argued that, in view of the enormous losses other 
towns had incurred on electricity works, the innovation would prove 
a white elephant.” The chairman intimated that the Committee 


was about to lay before the Council something which would entirely - 


relieve it from the possibility of spending one penny on the 
roposed electric lighting scheme for at least 25 years. The 


ecision to apply for the loan, which was formed at an extraordinary 
meeting, was confirmed. 
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ENGLISH AND AMERICAN ENGINES FOR 
GLASGOW TRAMWAYS. 


We are indebted to Mr. John Young, general manager 
of the Glasgow Corporation Tramways, for a copy of 
the figures obtained by Prof. Barr when making his official 


tests on the Pinkston engines, 


below :— 
PrNESTON Powgsr STATION. 
Txers oF ALLIS ENGINES Nos. 1 акр 2. 
INTERIM REPORT. 
Engine Engine Engine 
No. ]. о, . о. . 
Full load, Full load. Half load. 


. Date of trial ... Mar. 12th. Mar. 14th. Mar. 14th. 


1 
2. Duration of trial .. 3 houre. 224 hours 11 hours. 
3. Mean consumption of steam, 8 
Ibs. per hour js .. 44,170 45,110 28,390 
4, Mean indicated horse-power. 3,630 3,630 1,980 
5. Mean electrical horse-power. 3,350 3,330 1,800 
6. Brake horse-power estimated, 
taking dynamo efficiency, 
96 per cent., say m 3,480 3,460 — 
7. Bteam per indicated horse- 
power-hour, lbs. es 12:2 12:1 143 
8. Steam per electrical herse- 
power-hour, 158. .. ses 13:2 13:6 158 
9. Steam per brake horse- 
power-hour, 108. ... des (12:7) (13:0) — 
10. Combined cfficiency of en- 
gine and dynamo ... wes 92:3 % 9177 95 91:0 2 
11. Mechanical efficiency, tak- 
ing dynamo efficiency as | 
96 per cent.... a ES 96:2 % 95:5 95 — 
12. Permanent variation of 
speed from mean, between 
no load and full load 15% 16% — 
Tests оғ MoscRAvE ÉxGiNES, Nos. 3 AND 4. 
Engine No. 8. Engine No. 4. 
Date of trial ... Jure 5th, 1902. June 19th, 1902. 
Duration of trial P 4 hours. 3 hours. 
Mean consumption of steam 
lbs. per hour Sos 48,090 50,520 
Mean indicated borse- power 3,590 3,840 
Mean brake horse- p Wer 3,460 3,710 
Mean electrical сне pre 3,340 3,560 
Steam per indicated horse- 
po:wer-hour be i 13:4 lbs. 13:2 168. 
Steam per brake horse-power- 
our... e 885 13:9 lbs. 13:6 lbs. 
Steam per electrical horse - 
power: hour wis " 14°4 lbs, 14:2 lbs. 
Combined efficiency of engine 
and dynamo si 93 per cent. 93 per cent. 
Mechanical efficiency. of 
engine 96 per cent. 97 per cent. 


Permanent variation of speed 
between mean load and 


ful] load and no load. 1:43 per cent. 


ARCH. Ba RR. 


1°78 per cent. 
(Signed) 


The foregoing figures are worthy of careful scrutiny. 
It will at once be observed that no mention is made of the 
indicated horse-power required to drive the engines at no 
load ; hence, so far as we can learn from the figures before 
us, the * marvellous results” obtained with respect to the 
brake horse-power are founded solely on the measurement of 


‘the electrical horse-power. We have already pointed out 


the extreme difficulty of accurately ascertaining this value 
when dealing with alternating currents, especially at such 
bigh pressnres as that of the Glasgow plant; we consider 
tbat our criticism of the alleged results—96 or 97 per cent. 
mechanical efficiency and 92 or 93 per cent. combined 
efliciency—is fully warranted by the facts and figures now 
disclosed, and we are unable to accept them as worthy of 
credence. 

Had the data been such as to render it reasonably certain 
that such an enormous advance in engine efficiency had 
been accomplished, we should have had the greatest pleasure 
in congratulatiug Mr. H. F. Parshall, the Allis Company, and 
Messrs. Jobn Musgrave & Son upon their achievement, and 
we fully realise that our refusal to accept the figures put 
forward applies with equal force to both the English and the 
American engines. | 

Returning to the test figures, which we now have from an 
unbiassed and official source, we note that the four engines 
Жете tested at practically the same load, and that the steam 
Consumption per 1.H.P.-hour was 12:2 lbs. and 12°4 lbs. in 


These are reproduced · 


the case of the Allis engines, 18:4 lbs, and 18:2 lbs. in the 
case of the Musgrave engines. We are not informed as to 
the temperature and pressure of the steam in the respective 
cases, and can, therefore, form no judgment as to the effect 
cf superheating in these trials; We must remark that the 
omission to record these important data strikes us as being 
extraordinary— almost as much so as the omission to state the 
indicated horse-power at no load. If, however, we assume 
that the temperature and pressure were practically the eame 
throughont, and that the steam was dry, we find that the 
Allis engines have the advantage to the extent of 1 lb. of 
steam per I.H.P.-hour—an advantage of no little importance, 
upon which the makers are to be congratulated. 

It wil be noticed that both the Musgrave sets aro 
credited with 93 per cent. combined efficiency, while the 
two Allis sets are stated to have 92:3 and 917 per cent. 
efficiency. These results, however, with the deductions 
based upon them, we have already declined to treat as 
serious. | ; 

The extreme pressure upon our space this week precludes 
farther comment on this matter for tbe moment. 


CORRESPONDENCE. 


Central Station Men and Private Work. 


In your issue of 8th ult., I notice that protests have 
been made to the Horsham U.D.C. against employés 
at the electric light works being allowed to do private 
work in their spare time, to the detriment of the 
electricians of the town; and again, in your issue of 22nd 
ult., I notice that the U.D.C. bas decided to stop the prac- 
tice, and I am rather surprised that no one has taken any 
notice of this in your Correspondence.” 


Is it not rather hard that employés in electricity works (who, 


with the exception of the chief engineer, and sometimes not 
even excepting him, are seldom well paid) cannot be allowed 
to add a few shillings to their weekly income if they wish ? 
Their wages are usually cut down as low as possible, and now 
the U.D.C. goes one step further, and will not allow them 
to earn a little more, even if they are willing to employ 
their own spare time for the purpose. 

The “ electricians of the town” cannot be up to much if 
they allow the station.employé to cut them out. Of course, 
I do not know ail the facts of the case, and it is commonly 
said that circumstances alter cases, but as far as I can 
sce, the electricians of the town are in a much better position 
to tender for work than the station employé, who has only 
his spare time, As far as my experience has gone, I have 
found that many station employés are a long way better 
wiremen than many of the so-called electrical engineers, 
many of whom are really joiners, ironmongers, or plumbers, 
with no electrical experience whatever. 

I should very much like to hear other people's views on 
this subject. and apologising for taking up so much of your 
valuable space. 


September 4th, 1902. 


Werdna. 


_ St. Petersburg Tramways. 
In the last issue you published a note, received through a 


German source, in regard to the acceptance by the St. Peters- 


hurg Town Council of proposals made to them by an 
American, Mr. Murray Verner, and others, for the recon- 
struction and electrification of the town’s tramways. 
From my very intimate knowledge of the Russian capital, 
and the way they have of conducting business there, I am 
rfectly certain that the correspondent of the German paper 
as been misinformed. The numerous Ministers mentioned 
in the communication could have nothing whatever to do 


_ with the affairs relating only to the City of St. Petersburg. 


which would be controlled entirely by the Town Hall 
authorities; and, again, the three principal tramlines of the 
city are at the present moment the subject of advertisement 


by the Town Hall authorities, who have issued a somewhat 
lengthy specification in regard to thé proposed work. — — 
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The figures given in the communication are altogether 
beside the mark, notwithstanding the enormous street lengths 
of St. Petersburg, and the construction of a bridge over the 
river Neva. In the offer sent in by Mr. Verner, a copy of 
which I have by me, the figure of £300,000 is allowed for 
the construction of the bridge; this would leave £11,700,000 
in round figures for the construction of tbe tramways, 


rolling stock, and equipment of generating stations, &c., for 


the city. The network of tramways worked by horses at 
the present time in St. Petersburg is about 68 miles, from 
which it can be easily scen that if the whole were rccon- 
structed, the proposed figures would be out of all propor- 
tion. 

I think that English contractors and manufacturers should 
be informed of these facts, о that they may not be led to 
suppose that the existing demand for tenders is likely to be 
abortive, although it is very probable that the communica- 
tion was sent through by interested parties with this object 
in view. 

The recent visit of Prince Sherbatoff to this country with 
the express intention of augmenting the commercial relations 
between the two countries, and the somewhat flattering 
reception accorded to him and his colleagues, afford gocd 
reason to suppose that every consideration will be given to 
English firms who send in a tender. 


Chas. A. Baker. 
17, Shaftesbury Avenue, 


London, W. 


One-Wire Wiring. 


With reference to Mr. Mervyn O'Gorman's letter in your 
lust issue, it would be interesting if he were to disclose the 
figures by which he arrives at the difference in paragraphs 
1 and 2 of his table. Probably he is not acquainted with 
the Andrews devices for small installations of concentric 
wiring, and he assumes that the appurtenances are much 
dearer in a concentric or one-wire system. This, however, 
is not the case ; they are as nearly as possible the same. Mr. 
O'Gorman rives one figure only by which we can draw a 
comparison, namely, the 60 ft. 1-18. Assuming that all other 
appurtenances cort about the same, we have a distinct gain 
as follows, according to Glover's /is/ prices :— 


1-18 at £16 per mile = 60 ft. £0 3 74 

30 ft. casing, according to samc list 0 1 95 

Selling price to user bee PUN e £0 5 5 
` 1-18 concentric at £32 per mile = 30 ft... £0 3 74 


This shows a saving of 1s. 94d., in addition to which 
there is a saving of labeur in putting up a pliable cable 
instead of casing. 


J. D. F. Andrews. 
Seplember 6th, 1902. 


Combined Efficiencies of Engines and Dynamos. 
Having read your article, “English and American 


Engines for the Glasgow Tramways,” I thought it might ` 


be a good opportunity for putting before your readers some 
“ marvellous results" for overall efficiencies of direct coupled 
engines and generators. 

I have had occasion to make tests on four 300-Kw. sets 
coupled to compound engines at various intervals during the 
past year, and have obtained the following results respec- 
==" 91°5 per cent., 94*6 per cent., 94°5 percent., 
and 93°5 per cent. 

The dynamo efficiencies are 92°5 per cent. as tested by the 
Hopkinson method, so that it will be seen at once how 
absurd the above results are. I should expect the engine 
efficiencies to be about 92 per cent., which would give a 
combined efficiency of from #4 per cent. to 87 per cent. 

I can vouch for the accuracy of the electrical readings to 
within 1 per cent., also to the correctness of the indicator 
springs, and the engines were indicated with both Crosby 
aud McInnes indicators, the springs being tested in their 
respective indicators immediately after the engines were 


tively :— 


indicated. Numerous instances of similar results on all 
sizes and speeds of engines could be given. 

The indicator gear has been gone into most carefully ; 
also I have had the indicators screwed direct into the 
cylinder covers to do away with any error which might arise 
through a long pipe connection. 

Probably many of your readers have had similar expe- 
riences which, if related, might cause consulting engineers 
and others to attach less importance to combined efficiencies, 


Pazzicd. 


— 


Electric Lamps in Baker's Oven. 


In your issue of January 24th this year a correspondent 
wishes to know how to place a lamp in a baker's oven with 
a temperature of 500" F. 

Let him take a looped lamp, and, having previously burnt 
or scraped off the insulation, solder two pieces of flexible 
lead to the loops. This done, he may insulate the wires 
afresh with asbestos yarn, serving it round them. Let him 
now take a piece of asbestos millboard and scrape it up finc, 
and make a paste of this with thick shellac varnish. This 
lie can mould around the terminals of the lamp in any form 
he wishes, and it will ect as hard as iron if properly done, 

The lamp thus arranged must be put in an Admiralty coal- 
bunker fitting, as sold by McGeoch & Co., which will stard 
all the rough usage the bakers may think fit to apply. 
Leading his asbestos-covered wires out of the oven through 
one asbegtos bushes, he can connect on to the house 
service us “ugh a double-pole fuse. 


_ ‚ _ F. H. M. 
Valparaiso, “у 31s/, 1902. 


Mechanical Engineer. for Electric Generating Stations. 


I have read Mr. Vesey's ‘otter in this week's issue of the 
ELECTRICAL REVIEW with considerable indignation. Mr. 
Vesey makes two most extraordinary statements, viz. :—In 
small stations the fitter runs the station, and the super- 
intendent in large stations, and he asserts that the majority 
of shift engincers are only tiokers ! 

Now, to begin with, the hours of the fitter and super- 
intendent are such, that they are never about at the time of 
maximum strain on the works, and who then runs the 
station but the shift engineers ? From Saturday afternoon 
until Monday morning the station is entirely in their care, and 
all through the long, lorely, dreary week ends, they, and 
they alone, run the works, battling as best they may with 
bad coal, worte draught, feed pumps that will not pump, 
workmen excited with liquor, and alternators that will not 
excite, and as an additional luxury, a drunken fireman sud- 
denly and violently demanding his money at the hour when 
churchyards and engineers yawn. | 

Mr. Vesey can have but very imperfect ideas of a sbift 
engincer’s life, and of the detail of an ordinary electricity 
works, or be would never have written many parts of bis 
letter. If it be true that many assistants cannot take indi- 
cator diagrams, does not the fact reflect on the chief? It is 
spccial work, and requires practice and expericnce ; the same 
applica to stcam consumption tests, «с. J would advise 
Mr. Vesey to take on a job as shift engineer at. say, £69 A 
year (there are a few going just now!), and I venture 10 
predict that he will learn a great deal cf the inner life of that 
sorely tried individual — 

The Shift Engineer. 


Asa member of the despised electrical engineers, I am 
quite aware of my presumption in pitting my opinion against 
that of a fully fledged A.M.L.M.E. No doubt when a few 


more enlightened Wigans have placed mechanical engine 


at the head of affairs, and the present electrical engineers 
have resigned their purely nominal positions as chiefs, Me. 
Vesey will be promoted from the place which his bitter tone 
leads us to suppose he now holds, namely, that of engine 
fitter, or the more exalted one of station superintendent—10 
hia rightful prominence, when he will not suffer the indignity 
of being any longer even nominally under an electrica 
engineer. 


| 
| 


= ^. 
+ 
- 


vol. 51. No. 1,294, SEPTEXPER 12,1902] THE ELECTRICAL REVIEW. 417 


If, as Mr. Vesey and the Wigan Electricity Committee 
would have us believe, those mechanical engineers who are 
now chiefs of electricity works are the right men to have, 
how is it that they, by Mr. Vesey's own showing, surround 
themselves with purely electrical assistants? I think we 
must conclude that it is because they feel so woefully incom- 

tent to deal with any electrical questions which may arise, 
and thus live in terror of the great unknown, that they 
surround themselves with the said electrical assistants. It is 
needless for the actual staff to use a hammer and chisel, 
whether they know how or not, for they usually have the 
more ordinary engine fitter or station superintendent to pro- 
vide the mere brute force while they provide the necessary 
brain. 

It is sheer nonsense to say that the electrical engineer of 
to-day is incapable of setting enginc valves or indicating an 
engine, If these things present such difficulties and appear 
such an advanced enginecring feat to your correspondent, I 
hasten to assure him that they do not to the average central 
station engineer. Mr. Vesey seems to think that the most 
complicated electrical question that can arise ie that of 
replacing a bdrnt-out armature coil; І can quite imagine 
what a deplorable state your correspondent would be in if 
anything more complicated did arise. I pity his ignorance, 
and trust that he will endeavour to gain a better and clearer 
view of the knowledge requisite for one who holds the 
position of chief engineer toan electricity works before again 
airing his views in the electrical press; if he does this he 
will not write in the disparaging tone he has so far assumed 
when writing to an electrical paper, which I consider very 
bad taste on his part. 


A Member of a Purely Electrical Staff. 
P.S.—These works are, like Charley's Aunt— still running. 


Transmission of Electrical Disturbances. · 


The juxtaposition of Mr. Alex. Tod's and Mr. Sexton's 
letters has, no doubt, caused smusement to many besides 
myself. I must really apologise to Mr. Tod for thrusting 
my crude notions on your valuable space, but at the same 
time I express my feeling that I am awfully glad Mr. Alex. 
Tod is not editor of the ELTCTRICAL Review of London; 
and as one good turn deserves another, in return for his 
gratuitous advice I would suggest that he acts upon it 
himeclf, and reads, and digesta, that part of Магсопі'в 
address quoted by Mr. Sexton, and not only read it, but 
practice the spirit displayed in it, in his future efforts at 
letter-writing to the editor. 

As to Mr. Sexton's interesting and courteous reply, I am 
afraid the echool book quotcd cannot be accepted as an 
authority on “transmission of electrical disturbances,” 
however excellent it may be ав one on light. Apart from 
theory, let anyone draw a circle of the earth to a scale of, 
say, 10 in. to 1,000 miles diameter, and erect on the 
circumference a Marconi so-called radiator vertical wire, 
вау, 500 ft. high or 1,000 ft. high on the same scale, and 
suppore waves of light 10 ft. long radiated from this wire, 
and then calculate out the diffraction and polarisation 
effects in Т ray round the circle. The result, I 
guess, will leave him in the state of mind displayed by 
Marconi in the quotation above referred to; he “will be 
rather doubtful as to the correct explanation." The 
radiator on such a diagram would look less powerful than 
a farthing dip on the side of the dome of St. Paul's 
Cathedral, or on the side of Ben Nevis іп a hard frost. 


Raukin Kennedy. 


TRADE UNION CONGRESS 


POSTAL AND TELEGRAPH GRIEVANCES. 


London, September 6th. 


Quire contrary to expectation, the resolutions concerning the Post 
and Telegraph Services were not reached on Thursday. But they 
gained first place on Friday. The work of the Congress is now largely 
dealt with by committees, and the bulk much reduced. The Com- 


mittee appointed to deal with postal matters drew up the followin: 
report, after lengthy discussion :— 

That this Congress calls upon the Government to appoint an independent 
Parliamentary Committee of Inquiry into the grievances of the Portal and 
Telegraph Service; renews its protest against the inadequacy of pay and 
absence of promotion in the various es of the service; calls upon the Post. 
master-General to yield full right of representation to officers of the various 
service unions on behalf of their members; condemns bis action in restricting 
this right and protests against the special leavo of absenoe of union oticiala 
being imited to 10 days per annum. 

That this Congress instructs the Parliamentary Committee to circularise all 
Parliamentary candidates to enlist their support, if elected, on behalf of the 
Bill they are promoting to secure the unrestricted civil rights of civil servants, 
aud also to take steps to bring all premises in which Postal and Telegraph 


servants are employed under the inspection and jurisdiction of the local sani- 
tary authorities. 


Mr. E. J. Burt (Postal Telegraph Clerks’ Association), in sub- 
mitting this report to Congress on Friday morning, said :— 

He had hoped that the subjects embodied in this resolution 
would long ago have been settled. Let them’ consider for onc 
moment the request that officers of associations should be allowed 
to represent the grievances of their members; was there anything 
unreasonable in that desire? It was one of the elementary prin- 
ciples of trades unionism; and in no branch of the labour world 
was 16 more necessary than in the postal and telegraph service. 
Other workers had enjoyed this right for over a quarter of a 
century, and why should it be denied by the Postmaster-General ? 
Mr. Arnold Morley when holding the position declared in the 
Houte of Commons that all the privileges which trades unionists 
enjoy—and in his opinion rightly enjoy—are accorded to the 
unions of the postal officials.” That was an untrue statement. 
There was a remarkable difference between the rights and privi- 
leges of Post Office workera as expounded in official speeches in the 
House of Commons and the actual conditions of servitude imposed 
by the rules, regulations ard customs of the department. 

Regarding the limitation of special leave to ten days, the Congress 
would at once sce how impossible it was to keep within that period if 
the work of the organisations was to be carried out in an efficient 
and satisfactory manner. It was not merely the time occupied at 
conferences and executive meetings, but its members being drawn 
from all parts of the kingdom must travel long distances, and that 
occupied time; all of which had to be included in the period 
allowed. Substitutes were paid who were thoroughly efficient and 
accepted by the department; therefore he failed to sce tbat the 
service suffered the slightest inconvenience. 

This new restriction was most irksome, and it was difficult to 
believe other than that the ivfliction was intended as a direct blow 
at the organisations, and a crafty attempt to interfere with the 
rights of combination. Our Post Office system was defective, 
arrogant, and unsuited to the times. They wanted the calm, 
thoughtful consideration df the members of the House of Commons 
and would abide by their decision. They had nothing to fear from 
a full and searching cxamination ; on the contrary, it would discloso 
and make very apparent the fact that it should have been held 
long, long ago. i 

Mr. W. E. Clery (Fawcett Association) seconded, and drew 
special attention to the need for the direct representation of postal 
employés in the House of Commons, claiming the support of trade 
unionists in their endeavour to secure a postal M.P. 

Mr. G. H. Stuart (Postmen’s Federation) supported, and pointed 
out that postal servants were suffering from much the ваше dis- 
abilities as the Penrhyn men, seeing that they were denied the right 
of representation. He desired to point out that among the rauks of 
the men for whom he was speaking there was absolute unanimity in 
demanding a committee of inquiry. The position of the auxiliary 
and unestablished postman was deplorable, and, further, the Post 
Office was the only great trading business which had increased its 
profit, and at the same time was reducing the wages of the men who 
earned the profit, and he also desired to bring before them the fact 
that the sanitary conditions of many post offices were deplorable, 
and constituted a menace not only to postal employés but to the 
general public. All post offices should be un:ler the supervision of 
the local sanitary authorities and subject to the provisions of the 
Factory Acts. 

Mr. C. H. Garland also spoke in support. He said the Govern- 
ment had been described as a "sweater," and he wished to briag 
before the Congress an instance in support of the charge. The tele- 
phone girls now being recruited were employed under conditions 
which were a disgrace to the nation. They entered ona salary of 
lls. a week at 17 years of age, and only after tive years' service 
could obtain a maximum of £1 per week. The women clerks of the 
Post Office last year sent to Lord Londonderry а balance-shcet, 
showing how insufficient £1 per week was for the sustenance of life 
in London for a Post Office girl. That balance-sheet was as fol- 
lows : — 


Expenditure. 
Income T £1 | Rent, light and firing .. £0 7 6 
Board at residence .. 0 5 6 
Board at oflice (а. .. 0 4 6 
| Travelling 0 1 6 
Washing 0 1 0 


This left nothing for clothing or recreation. But the telephone 
girls could not get a £1 a week under five years, and in toe mean- 
time what were they doing? The only item of expenditure capable 
of reduction was "board," and he had no hesitation in aftirming 
from his own knowledge that some of the 4 millions of profit was 
piled up as the result of the starvation of the girl clerks. 

The Congress unanimously adopted the report. 
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ELECTRICAL SHOP EQUIPMENT. 


Tun American Machinist gives a description of the equipment of 
the shops of an American manufacturing company at Milwaukee 
that is of interest. 

Most of the tools have their own motors, and the plant is elec- 
trically driven throughout, the articles manufactured being heavy 
steam, ore dressing and pumping machinery. 

The regulation of the motors is by voltage variation and field 
rbeostats, so combined as to givo a range of speed of 1 to7 4, which 
should satisfy most requirements. 


Fig. 1. 


In the diagram, fig. 1, a and 5 are the mains from the generator with 
250 volts between them. Between these outers is placed an equaliser, 
which carries three armature windings, represented by c, d and c, 
which divide the total voltage into steps of 46, 92 and 112 as 
between the four distribution cables, f, 9, ^, i. The motor con- 
trollers will connect the motors on either circuit, j, & or l, thus 
giving three speeds. Additional controller notches give any of the 
combined voltages, m = 138, — 204 and o = 250. There are thus 
six different voltages available, When the speed due to full voltage 
has been attained, any farther movement of the controller weakens 
the field and permits of still higher speeds. The field resistance is 
also used on each of the minor voltages to vary the speed. There 
is thus a practically uniform increase of speed, and the present big 
jumps of speed on stepped cones are avoided. The fields at all times 
are excited at full voltage with rheostat controller. 

Invariable-speed motors are permanently connected between the 
wires f and i at 250 volts. All tour wires are taken to all variable 
gpeed motor controllers. The equaliser is a double machine, with one 
winding on the left side armature and two on the right side arma- 
ture, which has two commutators. The three windings are in series 
as in tbe diagram, with four wires led off, viz, the two outers, 
f and i, and two middle wires, /. h, from the common connections. 
The fields are all across the outers. 

When no load is on, the three armatures all run as motors in 
series on full voltage, but under load the machine runs as an 
ordinary equaliser, alternately generating or motoring as required. 

In the heavy machine shop, the four wires are carried round the 
ghop like a ring main, the middle points of the ends of the rectangle 
being connected by a further set of four wires. One of the wires is 
shown in plan in fig. 2, the four wires running together in this form 


Fic. 2. 


with connections to the motors taken down аз required. These down 
connections are numerous, and join wires carried in conduits 
below the shop floor, which is of cement laid in 10-ft. squares. The 
conduite are pipes laid in the cement below the rulings of the 10-ft. 
squares, with junction boxes and points for motor connections 
placed in all cases at the corners of the floor squares. Of course, not 
every corner has its junction box, but every box is at a corner. The 
floor conduite are divided into groupe, fed by downcomer wires 


either from the outer rectangle of mains down the shop walls or 


from the central mains down the pillars of the shop, which serve to 
carry the’ crane runway. From each feeder is run a line along 
the shop with a series of junction boxes and branch pipes, but the 


pipes, though laid, do not, except for present needs, contain wires, 
which so far only extend along the primary conduit. Any tool, 
however, that can ever be put down will not be 10 ft. away from the 
end of some feeding point. The branches are simple pi roperly 
plugged, р and L-pieces may be placed on the Pedes 
or at their terminal Lera They are of 2-in. pipe, and when a fresh 
connection is needed it is only necessary to Lh at a square corner 
to find the terminal and wire it to the junction box. If a terminal 
is no longer needed it is plugged again and cemented over. 

In addition to the floor system, a terminal is placed at each wall 
column or pillar. | 

According as the tools are built purposely or adapted is the 
method of applying the motors. The principle followed is that ot 
supporting the motor on & table above the headstock, for example, 
of a lathe, and driving down by a short belt. To tighten a belt, the 
columns carrying the table can be screwed longer. 

In some cases the motora arc geared down to the driving pulley. 
Where the belts are very short, the motor table swivels, ao that the 
belt can be adjusted at once by a hand-wheel. 

For large machines, as planers, the motor will be on the floor, near 
the rear of the standards of the machine. Quite a number of tools 
are illustrated, showing various arrangemeuts. 


BUSINESS NOTES. 


— — 


Electrical Wares Exported. 


WEEK ENDING берт. 10тн, 1901. | WEEK ENDING Serr. ITH, 1902. 


Aden. Teleg. mat.. . . Value £50 Amsterdam. .. Value £117 
Alexandria .. ө oe in 29 Bombay у . 75 
Amsterdam .. T sa Р 30 Bremen - is МЕ; . Wi 
Bombay T s i e. A99 Buenos Ayres. Teleg. mat.. 206 
Bremerhaven. Teleg. inst'ments 10 Calcutta ee sè . 881 
Caloutta e: is . 422 is Teleg. cable zs. 16 

75 Teleg. wire ee 30 Cape Town.. ра ex .  b86 
Cape Town .. aa SN . 0214 Christiania, Teleg. cable 400 
Channel Islands. Telephones 50 Colombo . B 5% 283 
Colombo $5 - si 72 Copenhagen. "leleg. mat. 984 . 
Copenhagen. Teleg. wire гә 48 : Demerara. Teleg. cable 160 
Demerara . ss ea En 85 Durban Vs -— xi eo 251 

ү Teleg. mat. .. 529 East London vs e „ 295 
Durban М ae ёж . 1,493 ^ Fremantle. 146 
East London i» s oe 46 Gothenburg.. " yx 20 
Flushing oe se oe eo £0 } 50 Teleph. cable 528 
Genoa se Б s ome 82 Lisbon ee - is B5 
Ghent. Teleg. cable .. . 159 Malaga - “з as {4 
Gothenburg.. : Mis .. 854 ji Teleg. cable. . 102 
Hobart ИЯ ie T еа 14 . Melbourne .. ss E „ 660 
Malta.. gis m bs ЧЕ 26 Perth.. s. Ps eS 65 
Melbourne .. és n .. 151 Rosario 25 " vs .. 62 
Perth .. is sè es .. 110 St. Petersburg. Teleg. mat. 820 
Port Elizabeth  .. és ae 73 Shanghai... E s .. 3251 
Rangoon  .. € 66 .. 885 Singapore .. a ia 4 4 
Rotterdam. Teleg. mat. 2 Rtockholm Teleg. cable . . 298 
Shanghai P is ў 17 Sydney so Cae. cha e) 596 
Stockholm. Teleg. wire.. "99. Valparaiso se .. ..  ». 10 
Sydney г a is oe 526 Wellington ee as ae „ә 48 
' Toronto T vs va .. 210 


Total 


Foreign Goods Transhipped. 


Colombo. Elec. mat. . Value £82 
Demerara. Teleph.appsratus.. 1,823 
Fremantle. Elec. goods . . 3,487 


Total £4,797 


— — 


Bombay. Elec. goods .. Value £62 


002 Recorder.—Messrs. Sanders, Rehders & Co., of 
108, Fenchurch Street, E. C., have placed in our bands a pamphlet 
describing their CO. recorder, whose object is to record the work of 
the boiler furnaces in a practical and reliable manner, and 80 pre- 
vent waste of fuel. Everyone recognises the great importance of 
seriously considering any contrivance which helps in this direction, 
especially in the case of works which usc large quantities of coal. 
In watching the combustion of the fuel in boiler furnaces, the 
steam user knows that he is wasting his fuel, if the percentage of 
CO, gas in the flue gases is too low. This recorder automati- 
cally and continually records the work of the furnaces, its 
working being based on the fact that a solution of caustic potash 
absorbs CO, A quantity of the flue gases is pumped through 
the recorder; part of it is bottled up, measured, and passed through 
a solution of caustic potash, which absorbs all the СО; the 
quantity of gas absorbed, which represents the percentage of CO», 
is determined and recorded on a diagram by means of vertical 
lines. . This process is repeated about every five minutes. The tops 
of the various lines form a curve, which shows the fluctuation of 
the percentage of CO; in tbe flue gases during the time the recorder 
has been working. It is advisable to have one recorder for each 
furnace, Where it is, however, desired to test several furnaces by 
one recorder only, the recorder may be connected with each furnace 
by means of a system of tubes, and the furnace to be tested 13 
switched on at will. | 


Liquidations.— The Newhaven and Seaford Electric 
Lighting Company is winding up voluntarily, with Mr. E.T 
Wellsted as liquidator. 

A meeting of the British Electric Meter Company is to be held 
in London, on October 5th, to hear an account of the winding-up 
from the liquidator (Mr. Frank T. Springett). 


£6,299 Total  .. £6,911: 


- = ç — >а 


— 


— _ Vol. 51. No. 1,294, SEPTEMBER 12, 1921 THE ELECTRICAL REVIEW. 419 


бш b 22 — — 


itt иу, Motor Starters. and Circuit Breakers. — Messrs. regard to motor startera, where many details as to current, 
му Veritys, Limited, оё Manchester, are bringing out some new lists resistance, Ko., Are given. The shipping weights and sizes are 
70 з in which their “Aston” motor starters and regulators, and their given both in British and metric measurement. 
ind Tea V S automatic circuit breakers are fully described. The firm Fuse Carrier. —Messrs. Ward & Goldstone, of 45, 
А E F ос ошно ре с: Datton Street, Strangeways, Manchester, are introducing a new 
. птеп | 25 и Жн ; 
ed ove, ape (о frequent starting or for heavy sta rting torques. The heavy 25-ampere high-voltage fuse carrier, and fuse carrier on base, which 
iced цень type are thus suitable for use with motors driving printing presse", 
grindstones, all machines or liaes of shafting where heavy fly- 
Жар з: wheels are in use, and also in all cases where motors are likely to 
OV i te - be started up every few minutes. 
cb fr kt All of the firm's starting switches, up to and including 74 H.P., are 
zaten a iet g wound to give the full-load current on the firat contact, and the 
| larger sizes two-thirds of full currant. The overload-release is 
driving r calibrated to come into operation at any predetermined curient 
DTI between full load and 75 per cent. overload. 'The power and fan 
motor regulators are wound so that the motor can be reduced to 
1 the für n half speed when running (in the case of power regulation) at any 
nder d te; load between half and fall load. With a smaller load the reduction Fia. 1.—Fusr CARRIEB. 
in speed will be less, i. e., the minimum running speed will be 
pigher. The lever must be moved to the extreme right before any we show in the accompanying illustrations. These are being used 
current passes through the rheostat or before the motor field is for main fuses on motor and lighting circuite, and also on section 


excited ; the lever is then brought slowly back to the extreme left boards. The metal parts are of ample capacity, and the fuse 


7. IIb. H. 
: Weil 
m : А 
IA 
i 
Ex Ета. 1.—* Aston” Motor STARTER. Fig. 2.—Fosm CARRIER on Base. 
М ‘ for full speed. Fig. 1 representa the type 14 double automatic “Aston” carrier is on similar lines to the firm’s 5 ampere carrier, all the parts 
А motor starter. The V 8 automatic circuit breaker (Verity & Selby's beiog proportionately stronger. Messrs. Ward & Goldstone's wire- 
m patent) is illustrated in fig. 2, which shows thecircuit opened by hand. covering department have taken up the manufacture of main 
E This breaker is made in seven types, viz.: Maximum oroverload type, switches, switchboards, &c., on a large scale. 
F minimum or underload type, reverse current type, no voltage type MID ла | 
5 5 шшш (уро, maximum and reverse current type, Catalozues.— Messrs, Ross. a & Fyxy, LIMITED, of 
29, maximum and ro voltage type. Among the more important Trafalgar Works, Bradford, have issued а number of trade lista 


giviog particulars of their crane motors, protected ventilated 
motors with gauze end-covers, multipolar generators and motora of 
"t | open type, small Fynn alternatcrs, &c. "These lista are collected 
— 25 — together conveniently in a stiff cover. 

The BURNAND TRANSFORMER COMPANY, LIMITED, of 6 and 8, 
Oxford Street, Regent Road, Salford, have issued a pamphlet 
containing a number of excellent illustrations describing the trans- 
formers which are now being manufactured by them. The Barnand 
transformer is claimed to be a distinct advance. It is used by the 
Corporation of Sheftield, and the metropolitan borough of Fulbam 
has recently had 20 50-gw. transformers supplied. Tee pamphlet 
before us fully explains the merits claimed for the transformer. 

Messrs. EsrLER Bros. have sent us a copy of their pamphlst 
dealing with telegraph and telepbone supplies, Prices are given 
of the Empire Guy anchors, and among other things we find 
particulars of compressed solid drawn steel signa! wire. 

The DIESEL ENGINE Co., LTD., of 171, Queen Victoria Street, 
E.C., is circularising electrical engineers interested in the laying 
out of the new power statiors or arranging extensions of existing 
plants, bringiog before them the claims of the Diesel oil engine 
with which they claim to obtain power at one-tenth of a penny per 
brake horse-power per hour, which means that an installation of 
250 B.H.P. would cost £265 рег &nnum for fuel, running 51 hours 
per week, whereas the cost of running ordiuary steam engines in 
England would be about six times as much. Engines of the Diesel 
type are now running in many parts of England. 

In regard to our notice last week of Mrssns. R. J. NicRHOLSOx 
and Co.'s small pamphlet, we are asked to say that copies of this 

Fic. 2. — V.S. CIRCUIT BREAKER. circular can be obtained on application to the firm. 
i The DaAvz-ROBERTSON ENGINEERING Company, of 35, New Broai 
| Street, E.C., have issued an illustrated circular detailing their 
| features of this device, we may mention that it may be used as an patent hammered piston rings for steam, gar, and oil engines, 
ordinary main switch, thereby dispensing with the auxiliary S.P. pumps, &c. The rings are only turned once, and that to the correct 


main switches usually provided for mechanically opening the circuits size of the cylinder. They are then baminered sy mmetrically on А 
ог switchboards for traction and other purposes. The V 8 circuit the inner surface by their patent graduated hammering machine, 
breaker cannot be closed while there is a short or overload on the and, after being cut, are ready for use. By these mrana the makers 


line, even though the handle be firmly held in the “on” position. claim to prccure a cast-iron ring with an absolutely uniform spring, 
Thus the V S type protects the machines and equipment, where and of an equal section throughout. 


circuit breakers of tho ri id switch type would, in the case of a The SUNDERLAND FORGE AND ENGINEERING Co., LTD., has sent 
serious short circuit állon them to be burnt out or otherwise us a small pamphlet describing a patent portable circular saw bench, 
damaged, driven by a “ Pallion " multipolar enclosed direct motor. 

Messrs. Veritys have made a great effort to provide efficient TE 2 е issued by the B.T.H. Co. describes their twin carbon 
Eoglish-made apparat as a substitute for foreign devices. Their enclosed arc lamp. 
lists Nos, 40 and 41 S fully describe the кын and the advan- The Harris-Anderson system of water softening nnd filtration, 


i i . i in the 
eous feat lai ll brought out in each case. and for removing oil from boiler feed - water, is descr. bed 
TÉ circulars contain a large 55 particularly in new lists issued by tho Hannis Parexr FEED-WATEB FILTER, 
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Ілмітер, of 73, Queen Victoria Street, E.C. We note that the 
apparatus is in use at the Willesden station of the Metropolitan 
Electric Supply Company and at the Sunderland municipal elec- 
tricity works (Hylton Road new station). 


Trade Announcements,—The last issue of the New 
York Electrical World contains the announcement that Messrs. 
R. W. Blackwell & Co. have closed their branch office at New York, 
and that in future all of their shipments from America will be in 
charge of Messrs. Lunham & Moore, Produce Exchange, New York 
City. The reason appears to be the domestic activity which 
prevents the export of various specialties, as prices are high, ship- 
ments are delayed, and some of the manufacurers are too busy even 
to quote for foreign orders." : 

Messrs. Wm. Whitehouse & Co., electric light fittings manufac- 
turers, of Birmingham, notify that they have appointed Mr. H. J. 
Powell to represent them in London in the place of Mr. H. Bullen, 
who, we regret to learn, met with a railway accident in 'July, and 
died on August 8th last. Samples of the firm's newest designs in 
electric light fittings are now on view at the London showrooms, 
59, Holborn Viaduct, Е.С, : 


Books Received.—“ Workshop Records,” by G. Parker. 
A paper read before the North-East Coast Institute of Engineers 
and Shipbuilders. Newcastle and London: Andres Reid & Co., 
Limited, 1902. 1s. net. 

"The Amateur Electrician's Workshop," by S. R. Bcttone. 
London: Guilbert Pitman, 1902. 1s. 6d. net. 

“Electrical and Magnetic Calculations,” by A. A. Atkinson. 
London: Crosby Lockwood & Son, 1902. 9s. net. 

“ Proceedings of the Engineering Association of N. S. W.,“ also 
list of members. Edited by H. V. Ahrebecker. Sydney: By the 
Association. 

“Northampton Institute, Announcements for Session 1902-03.” 


The Lister Dynamos and Motors,—The * Lister” 
motors are made in tbree types, viz., open, protected enclosed, and 
fully enclosed or damp proof. The machines are of multipolar 
design, with four poles for sizes up to 8 R. P., and six and eight poles 
above, according to output. The armature of the Lister dynamos 
and motors is a special feature of the machines, owing to its special 
construction, which is shown in the drawing below. It is stated to 
ensure perfectly cool running owing to the way ia which it is 
ventilated. The plates are assembled on steel pins, with a specially- 
designed end-plate leaving the centre of the core open, and air 
passing through this space and the air ducts in the end plates keeps 
the winding cool and thus ensures good running, at the same time 


The Gamewell Fire Alarm System.—Last week the 
Bradford city electrical engineer, Mr. Chattock, passed as complete 
and ready for use two out of ten circuits of fire alarms which are being 
laid down in the city on the “ Gamewell " system, which Bradford is 
the first English city to adopt. The work has been superintended 
by the Gamewell Company's English representative, Mr. G. L. 
Beasley, and the cost of apparatus and laying of cables is £14,500. 
Any alarm given at the Gamewell boxes in the street rouses the 
entire fire brigade both in the centre and the out stations, and sets 
all the apparatus at work on the instantaneous system, which is 
extensively used in America and Canada. 
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Cable Contract.—We learn that the St. Helens Cable 
Company, Limited, have just completed a large network of cables 
in the metropolitan area, consisting amongst other sizes of seven 
miles of 5, five miles of six-core pilot cable, and over two miles of 
three-core 15 high-tension cable. We are informed that all of the ) 
low-tension cables have been tested with 2,500 volts after laying, ү 
and the high-tension three-core with 20,000 volte. The test waa 
highly successful. All the cables are insulated with “ Impregnable " ' 
paper and lead covered. ` 


Atlas Motors.—Messrs. T. Harding Churton & Co, of | 
Atlas Works, Leeds, are manufacturing a good line of motors for | 
electric transmission work in factories. These include their poly- 
phase motors for two-phase or three-phase currents, and the 
“ Atlas continuous current semi-enclosed motors, also the R.M.” 
type multipolar generators and motors for direct current. They 
bave recently brought out illustrated lists of these manufactures, 
ia which general descriptive notes and tabulated data with prices 
are given. 


For Sale,— The Salford Corporation offer for sale the 
whole of the steam plant at their Walness Road generating station. ' 
The Stafford Electricity Committee offers six battery regulating | 
switches for sale. See our advertisement pages to-day. Particulars 
are also given to-day of a sale of an electrical warehouse and stock, | 
arranged for next week at Harpurhy. 


Engine Contracts.—Messrs. Belliss & Morcom, Ltd., 
have had their tenders accepted in the following cases :—At Mex- 
borough, for one 150-H. . engine with a Mavor & Coulson dynamo; 
lor the Bournemouth and Poole Electricity Supply Company, steam 
engines with condensing plant, and Siemens dynamos; and for 
Shanghai, one engine for coupling to Mather & Platt dynamo (to 
Messrs. Preece & Cardew's specification). 
t 


BRUSH GEAR AND ARMATURE FOR LISTER MACHINES. 


giving za large overlogd capacity. The magnet frame of these 
machines is of a special cast-iron of the Lister Electric Manu- 
facturing Co.'s own make; the magnets are formed of built-up 
sheets of thin charcoal iron. The brush gear of the motors, &c., 
shown above is of simple and effective type. The carbons are easily 
renewed, are claimed to be much less expensive than the type 
of carbon generally used, and are not likely to become loose in 
running. The current is carried by a copper strip, a3 shown in the 
drawing. The gear has a specially-made spring and tightening 
screw, and requires practically no attention. Another feature 
claimed for the Lister motors is that the covers over the commu- 
tators are removable, giving easy and ready access to the com- 
mutator. The machines are rated well-within their capacity, with a 
very low temperature rise. They are claimed to run sparklessly at all, 
loads with fixed lead. The company will forward a copy of their 
catalogue of these machines on application. Their works are at 
Dursley, Glos. 


Meldrum's Koker Stoker.—In connection with the 
tiring of boilers by mechanical means, Messrs. Meldrum Bros. draw 
attention to their stokers, especially to the form of the ram of their 
coking type of machine. This ram is a sector-shaped casting 
oscillating on a pivot. It is placed under the hopper base, and 
allows coal to drop out of the hopper, and it then pushes forward 
the dropped coal towards the fire, As is now well known, this 
stoker is supplied with a steam-forced draught, and attention is 
called to the fact that the stcam is superheated. This avoids damp- 
ness, and it is claimed that no more steam is employed than is 
used in many other stokers to keep the bars cool. About 34 per 
cent. of the total evaporation of a boiler is stated to be used for 
the draught in certain testa of one of the firm’s sprinkler type of 
stoker at Bradford when evaporating over 10 lbs. of water from and 
at 212° F., and when producing over 15 per cent. of COs. Other 
interesting particulars are given in the firm's pamphlets, 
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U.D.O. has aaked for a reduction. 


Alderley Edge.—The U.D.C. has decided to continue 
the lighting cf the streets with gas; the competition of the elec- 
tricity undertaking, however, has compelled the gas company to 
adopt the latest form of incandescent gas lanterns and burners. 


Audenshaw.—The U.D.C. on September 4th appointed 
a deputation to wait upon the Manchester Corporation with a view 
of getting electric light provided at an early date. 


ELECTRICO LIGHT AND POWER NOTES. 


Bloemfontein.—Interviewed recently on the subject of | 
the new electricity works for the town, the borough engineer stated i 
tbat ultimately a lot of power will be available for driving small ! 
electric motors for various purposes. There were no motors at pre · 
sent in the town, but they were sure to come as soon as the current 
to drive them was available. Several applications for supply for 
this purpose bad already been made. І 


Bolton.— The borough treasurer reports that the net 
surplus at the electricity works for the past year totals £4,751. It 
is stated that the tramway undertaking yielded £3,396 to the rates. 


Bradford-on-Avon.—The Somerset and District Electric — ` 
Power Syndicate has informed the R. D. C. that it proposes to apply ^ . 
for powers to supply the district. | „ · 


Brandon.—Mesars. Cochrane & Co., Limited, аташе, 
offered to supply current for 16. C.. lamps at Alum Waters abs 
37s. 6d. per lamp per annum, but thinking the price too high, tha 
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Bury (Lanes.).—The T.C. on September 4th adopted 
the following prices for energy at Whitefield for the first five 
years: — General supply 6d. per unit, on the maximum demand 
system, for one hour per day, and 3d. per unit for all additional 
consumption ; domestic supply, 44d. per unit; motive power and 
heat, 3d. per unit, on the maximum demand system, for one hour 
per day, and 14. per unit for all additional consumption. After 


five years the charges are to be the same as at Bury, and Whitetield 


is to have the benefit of net profits during the first five years 
pro rata to Bury. 


Cromford.—Matlock Bath U.D.C. has asked the 
Cromford U.D.C. to join with it in the expense of acquiring a refuse 
destructor, by which electric light could be furnished at a minimum 
of cott. Support will be given if other public bodies in the 
district fall in with the idea. 


Darlington.— The T.C. is to make application to the 
L.G.B. for power to borrow the sum of £14,000 for extending the 
electric power station, such an addition being necessary before the 
electric tramways are put down. 


Epsom.— The U. D. C. has received from the L. G. B. 


sanction to raise a lcan of £10,900 for electric light extensions. 


Exeter.— The T.C. has received from the I.. G. B. sanction 
to borrow £68,478 fer the purpose of providing an improved electric 
aupply installation. 


Germany.—Tlie Baugesellschaft für Electrische Anlagen 
of Aix-la-Chapelle, bas secured a contract for the establishment of a 
large electric power transmission plant in the textile mills of Messrs. 
Scheidt & Co. at Ketturg (Ruhr). The generating plant will com- 
prise three Voith turbines and two Sulzer engines coupled up to five 
Lahmeyer alternators of an aggregate of 1,550 mP. Altogether 
32 electric motors will also be installed, these ranging from 34 HP. 
to 90 H.P. each. 


Halifax.—The abstract of accounts for the year ended 
March 31st shows that the expenditure for the year was £24,031, and 
the income £24,731, leaving a net surplus of £699. 


Hebden Bridge.—The U.D.C. has resolved to acquire 
a site for electricity works and to obtain tenders for the installa- 
tion, with a view to applying to the L.G.B. for leave to borrow 
money to carry out the work. 


Heekmondwike.—The U.D.C. has received from the 
L.G.B. sanction to borrow £6,500 for extensions at the electricity 
works. The Council is prepared to supply power for the trams 
when the traction company is ready to take it. 


Hornsea.— The U.D.C. having received an inquiry as to 
whether it is open to entertain offers for the lighting of the town 
by electricity, has replied tbat the Council has no electric lighting 
scheme on hand, and cannot entertain any offer. 


Liverpool.— Sanction to borrow £200,000 for elec- 
tricity purposes has been received by the T.C. from the L.G.B. 


Llandilo,—On August 30th the town was lighted by 
means of incandescent electric street lanterne, and a constant 
supply of electricity was turned on to the shops and houses con- 
nected to the mains. Messrs. Bertram Thomas, of Llandilo, were 
the contractors to the Council for the whole of the work, including 
cables, boiler and engine; the dynamo is of their own manufacture. 
This firm has already lighted the famous Welsh waterirg Spa of 
Llandrindod Wells and the town of Colwyn Bay. 


London.—Sovtuwark. — The Borough Council has 
received notice from the London Electric Supply Corporation, 
Limited, of its intention to lay high and low pressure mains in 
certain streets, and to construct underground converter chambers 
and inspection boxesofthe usual pattern. Notice was also received 
from the County of London and Prush Provincial Electric Lighting 
Company, Limited, of its intention to lay electrical conduits along 
the north side of 8t. George's Road from Lambeth Road. 


Market Drayton.—The electric light works, which are 
in course of construction at Market Drayton, are rapidly progrets- 
ing. Mr. Cuthbert W. Bentley bas been appointed resident 
engineer to the Market Drayton Company, in addition to his 
position with the Alderley and Wilmslow Company.” To Mr. 
Bentley, the contractors— Mesers. Edmundson's Electricity Corpora- 
tion, London—bave entrusted the erection of the plant and the 
laying of the mains throughout the district. Tbe plant to be put 
down will be on similar lines to tbat of the Alderley Edge Com- 
pany, which has been run for some years without a single failure. 


Middleton.—The T.C. has reduced the price of ekc- 
tricity for power from 24d. to 2d. per unit. 


. Mutford and Lothingland.—The R. D. C. is consider- 
ing the advisability of applying for a prov. order to supply electricity 
to certain parishes in the district. 


Natal.—Mr. C. J. Gray, Commissioner of Mines, in his 
report on the coal-mining industry in 1901, states that six electric 
coal-cutters (one a longwall machine, and five Jeffrey chain 
machines) were installed during the year. 


Newport (Mon.),—Mr. H. Collings Bishop, the newly- 
appointed borough electrical engineer to the Corporation, has just 
furnished tbat body with a report as to the plant and machinery. 
He refers to the conversion of the central area of the town from 
alternating to direct current, recommending that some of the large 
mains which were laid a year or so ago, and which have the neutral 
wire on the inside, should be changed, so that the neutral wire 
shall be made the outer. He also recommends that disconaecting 
boxes shall be installed. The estimated cost of this work is £2,235. 
A joint report by the borough electrical engineer and the oftice 
manager has also been made upon the question of the supply 
of electricity for power purposes from the new generating station, 
East Usk. The signatories state that they believe it to be very 
necessary that the prices at which the Corporation is prepared to 
give the supply should be settled forthwith, in order that as many 
consumers as possible may be secured beforehand, and that they 
have no doubt whatever that there will be a large and increasing 
demand for power directly it is available. They suggest that power 
shall be given on the maximum demand system with an initial rate 
of 2d. per unit for an average daily demand of the maximum load 
for two hours, and all above at 1d. per unit. They also recommend 
that there shall be a system of hiring-out motors and for hire pur- 
chase. The following scale of charges is proposed :— Hire, 12} per 
cent. rent, based on the total cost of installation, payable quarterly 
in advance ; purchase, the total cost of installation, paid in 20 
quarterly pay mente, with interest on the unpaid portion at 4 per 
cent. per annum. Tho whole of these suggestions have been 
adopted by the Electricity Committee, and will be forthwith carried 
into effect. 


Northfleet.—'The U. D.C. has received offers to work its 
Electric Lighting Order from the Kent Electric Power Syndicate 
and Gravesend Corporation. 


Norwich.—The T.C. has ranctioncd the expenditure by 
the Norwich Electricity Company, Limited, of £7,363. This includes 
& payment of £1,157 on machinery and boilers; £5,000 for new 
mains, services, meters and wiring for new customers ; and £800 for 
extensions to the engine room. 


Perth (W.A.).—The largest boiler ever consigned to 
Australia, it is raid, has just been installed at the Perth Gas Co.'s 
electricity works; it isa Babcock & Wilcox boiler, exactly similar 
to the one exhibited at the Glasgow Exhibition last year, nominally 
of 1,000 H.P., and is fitted with a superheatcr and a chain grate 
stoker. This forms part of the new plant purchased by Mr. Н. 
Broadbent during his visit to this country last year. 


Peterborough.—A I.. d. B. inquiry was held recently 
into the application of the T.C. fcr sanction to borrow £14,000 for 
electric lighting extensions. 


Pontypool.—The electric lighting company has written 
to the U.D.C. agreeing to reduce the rates for the Market Hall 
lighting from 6d. to 34d. per unit. 


Romford.—The U.D.C. has asked Mr. Hawtayne to 
quote terms for advising the Council on the offer of the United 
Electric Light and Power Company to construct electricity works 
in the town, and to promote an electric tramway scheme. 


Yeovil.—The T.C. recently discussed the introduction of 
electric lighting into the town, where the gasworks are the property 
ofthe Corporation. It was stated that an installation would cost 
between £20,000 and £30,000, and that unless the Council 
obtained powers to carry out the work a private company would 
step in and do it. Ultimately it was resolved that the Gas 
Committee make the best terms possible with ore of the competing 
companies for introducing the electric light, they being given to 
understand that the Council were not prepared to adopt it for treet 
lighting, and that at the expiration of acertain time the Corporation 
may Luy the undertaking at a stipulated sum. 


Spain.—A central electric lighting station is approaching 
completion in the town of Orgiva (Province of Granada). Water- 
power is utilised in generating three-phase 3,000-volt current. 


Strokestown.—A small electric lighting scheme bas 
been carried out here by Mr. J. Hayden, comprising а 29-H P. 
Tangye engine driving a dynamo for public and private lighting. 


Stretford.—During the current month contracts are to 
be let for the lighting and power supply of the township. At pre- 
sent, however, no definite arrangement has been come to owing to 
the difficulty of dealing with the Manchester Carriage and Tram- 
ways Company on the one band, and the Manchester Corporation 
on the other. 


Walton-on-the-Naze. — The U.D.C., whose contract 
with the Gas Company for public lighting expires in November, 
has requested Mr. H. R. Spence, managing director of the Coast 
Development Company, to have an electric lighting scheme pre- 
pared at once. 


Worthing.—The E.L. Committee is to consider the 
advisability of obtaining powers to extend the lighting area to the 
parishes shortly to be included in the new borough boundary. 
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ELECTRIC TRACTION NOTES. 


Belgium.—A Brussels Press telegram says that on 
3rd inst., M. C. Ramaeckers, secretary to the Belgium Ministry of 
Railways, presided over a meeting of the Council of Railways to 
discuss the advisability of running au electric railway from Brussels 
to Antwerp. It is possible that the plan will be executed by the 
beginning of next year. 


Berlin.— The Financial Times says that after experiments 
extending over two years, the German State railway authorities 
have discontinued the working of the electric train on the Wannsee 
Railway, near Berlin. The trials show that the operating 
expenses with the electric train were not less than those obtaining 
in the case of steam locomotives, but this is probably due to the 
working of the electric train having been sandwiched between trains 
hauled by steam locomotives, so that the trials caunot be regarded 
as conclusive. "This opinion is apparently shared by the railway 
authorities, who have just decided to make another experiment by 
the removal of the steam trains on the section between the Potsdam 

railway station and Gross Lichterfeld, and the. substitution of 
electric trains, composed of three motor cars, capable of seating a 
total of 206 passengers. The servi-e, which will commence next 
July, is expected to yield more satisfactory resulta than those 
obtained from the Wannsee trials, especially as all the trains will 
be electric and will run at frequent intervals." 


Birkenliead.— The tramways manager reports that, 
together with tracks now being constructed, there will be a total 
length, in single track, of 234 miles in operation. Two generating 
stations are now in use, a main central station in Craven Street and 
a sub-station in New Ferry Road. During the year reported upon, 
982,737 units were delivered for tramways use. With regard to 
dry seats, experiments were carried out with a view to testing the 
value of different seats, and it was decided to fit 30 cars with 
Brown's patent dry seat. Experiments were also carried out in 
order to test the value of different life-guards. As the result, 
the Committee ordered the Tidswell guard to be fitted to 
all of their cara in place of the Peckham tray guard. Since 
the change to the Tidswell guard was completed, there had 
been no jatal accident on the tramways. ‘I'he tramways staff 
numbers 280. The total length of route is 13°52 miles. The 
steepest gradient is 1 іп 13$ for 360 yards on the Higher Tranmera 
route. The total car mileage for the year was 718,726; the number 
of passengers carried, 6,456,161; the receipts per mile, 10 54d. Of 
the 59 cars in use, 13 are single deck, carrying 31 persons; 31 have 
single trucks and double decks, and carry 55 persons; and 15 are 
bogie cars, and carry 75 persons each. The total income for the 
year was £31,593, and the expenditure £28,079. The longest 1d. 
stage is 1 mile 6 furlongs 1 chain, and the average 1d. stage 1 mile 
3 furlongs 5 chains. 

The T.C. is to expend £3,550 on erecting new tramway offices. 


\ 

Bradford.—^4 mishap having occurred in the laying of 
certain sections of the lines with the Demerbe rail—said to be 
due to the laying of the lines before the internal concrete had set, 
and relaying having had to be done in consequence—-it has been 
arranged that the Corporation and the Demerbe Company shall 
halve the cost of relaying, and that the Demerbe Company shall 
pay a lump sum to the Corporation to exonerate them from all 
further responsibility in reference to the repairs of lines. New 
section boxes are to be placed on the Great Horton and Bolton 
Road tramways, the first two electrical routes to be constructed. 
The cars on all sections are to be fitted with Edmundson & Purdon’s 
patent earth indicators at a cost of 133, 6d. each. 

The Tramways Committee has decided (o give a bonus of 10s. 
every three months to drivers and conductors who have a clean 
sheet for that period. The Committee is giving a trial to the band 
brake of Mr. Oskar Zerkowitz, which is applied mechanically by the 
act of the driver stopping from his stand. 


Brighton.—The T.C. has decided that the work of 
laying the tramways in the London Road and Old Steine shall not 
be commenced until after the new year, owing to a difficulty about 
some large water mains which require moving. This makes the 
third time the Council have altered their mind on this subject. 


Brussels and Antwerp,—Laffan’s Antwerp agent states 
that the Belgian Government has practically decided to construct 
an electric railway between Brussels and Antwerp. The route is 
26 miles long, and the trains are expected to do the distance in 25 
minutes. 


Crewe.—The T.C., by 13 votes to 9, has decided to 
appoint an electrical expert to advise the Corporation with regard 
to the protection of their rights under any scheme of electric trams 
which may be granted for the borough at the meeting on September 
3rd. The chairman of the Light Railways Committee said that, in 
the face of the opposition of the London and North-Western Rail- 
way Company to any schefne, they must make the best terms they 
could with a private company, and he was hopeful of getting them 
to purchase the current from the Corporation, and of securing favour- 
able clauses enabling the Council to buy them out at а stated period. 
Another member said that if the railway company had been wise 
it would have supported the Corporation scheme, because the cars 
would take people to and from the railway station. Bat if 
a private company were allowed to come in, it would probably 


extend the line to Nantwich, Sandbach, and other towns, and thus 
take considerable revenue from the railway company, and harm the 
trade of the town. 


Dublin.— A proposal to ask the town clerk to report on 
tramways municipalisation was rejected at last week's meeting of 
the Corporation. 


East London (S. A.) .— Orders for additional electric 
tramcars are likely to be placed shortly by the municipality. 


Electric Railway Breakdowns,—On 5th inst. the 
fusing of a cable at Stockwell power station led to a suspension of 
traffic on the City and South London Railway for 35 minutes. The 
following morning the Central London followed suit, a 15 minutes’ 
stoppage being occasioned by the “failure of a motor brush," as we 
read in the daily press. Oa Tuesday night the Sonth London line 
had another 15 minutes’ stop through a motor mishap. 


Elland.— Elland having given support to the Halifax 
Tramway Bill on condition that there should be a line to Elland 
within two years, and the Halifax Corporation having failed to 
carry out that promise, it will be proposed at the next meeting that 
the Halifax Corporation be asked to Fand over its rights to the 
British Electric Tractien Company. 


Glasgow.—The Corporation has resolved to pay Mr. 
Parshall, the consalting engineer for the tramways undertaking, a 
further sum of £500 for services rendered. £250 will be for two 
trips he took to America in connection with tke Weatiogbouse 
switchboards and in connection with engines, which the convener 
rtated were not part of his duty. The other £250 was for a second 
assistant's engineer's salary sent to Glasgow to expedite the work. 
In the course of the debate as to whether this sum should be paid 
or not, it was stated that Mr. Parshall's commission was to be 74 
per cent., limited to £10,000, and that he was to tupply drawirgs 
and plans, specitications, and advice generally, and carry out the 
whole work, besides keeping one resident assistant engineer in 
Glasgow to sec the work carried out. It was pointed out that 
Manchester, for a smaller undertaking, paid £15,0J9. The vote was 
36 to 9. 

A very nasty accident occurred on the electric tramway 
tystem on Saturday night last, one lady being so seri»usly injured 
that she died a few hours afterwards, and a large number of other 
passengers were seriously injured. "f'here is to be a Board cf Trade 
inquiry held by Major E. Druitt almost immediately, but from 
reports so far published it seems that the pin of a controller handle 
slipped out and the handle coming off, the car got quite beyond the 
driver's control. It is stated that he had stopped the car at 
the last station in Renfield Street, and had restarted it, when 
the pin came out as he was applying the brake to stop the 
car near Cowcaddens. The car staited to run backwards down 
the incline and smashed into two other cars coming up in the 
opposite direction. It is stated that Mr. Jobn Young has issued an 
official report in which he says that the handles of the brakes are 
examined daily, and no explanation can be given of the occurrence. 
The proper course for the motor-man to pursue would have beea t 
apply the power at the moment the handle came cff to put the car 
forward. The other course was to reverse and apply ше electric 
brake. The latter the motor-man attempted to do, but iu some 
way, not explained, he failed to stop the car. 


Gomersal.— Mr. N. Sellon, who was engaged to fix the 
purchase price to be paid to the Dewsbury, Batley and B. rstall 
Tramways Company for so much of the tramway as is within the 
district of the Gomersal U D.C., has. awarded £877. The distance 
is only about 100 yards. 


Halifax.— The abstract of accounts for the усаг ended 
March 31st shows the tramway liabilities to be &. 92,152, and the 
assets £307,537. On tramways the gross expenditure for the year 
was £56,516, and the income 456, 252—a net deficit of £2)4. After 
a three months’ trial of the working of the bell punch system, the 
manager (Mr. F. Spencer) has presented a report which enumerates 
four advantages and 22 grounds of objection. 


Harrogate.— The IIarrogate Corporation proposes to 
establish three circular routes, and despite the opposition of those 
who think that this fashionable resort should be a ove such vulgar 
means of locomotion, is bastening arrangements for a commence- 
ment, 


Hkeston.—The T.C. has called upon the Derbyshire and 
Nottinghamshire Power Company to complete the electric tram- 
ways and to be ready to supply current by November Ist next. 

An offer made by Sir B. Canard, Bart., on bebalf of a syndicate, to 
take over the tramways and to pay the Corporation 6 per cent. per 
annum, has been refused, as, by accepting such an offer, th» 1... 
would lose at least from 2 to 23 per cent. 


Rotherham.—A long discussion ensucd at the meeting 
of the T.C. on September 3rd relative to the acceptance of tenders 
for basic rails instead of those made by the acid process. Messrs. 
Kennedy & Jenkin, the engineers, wrote stating thai the con- 
tractors, Messrs. Walter S:ott, Limited, of Leeds, had agreed to 
work strictly to the specified chemical analysis, and as acid steel 
could apparently not be obtained in England, it was not unfair to 
the makers of acid stee) that basic rails were accepted. In the end 
the acceptance of basic rails was confirmed. 


(Continued on page 474.) 
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ELECTRIC POWER DISTRIBUTION IN THE BLACK COUNTRY. 


The Midland Electric Power Scheme. 


THE generating station of the Midland Electrical Corporation 


for Power Distribution, Limited, is situated at Ocker Hill, 
near Wednesbury, in the centre of the Black Country. 
The site consists of 19 acres, and has a frontage to the 


Birmingham Canal of about } mile. A branch line of the 
London and North-Western Railwa y passes one side of 
the site, and a bank has been formed for the purpose 
of connecting the railway by means of a siding to the coal 


conveying plant. 

At present the coal is delivered into & basin connected 
with the canal. This basin was built by the company, and 
is 180 ft. long x 32 ft. wide. The walls are built of brick 


bunker house. This coal-conveying apparatus is capable of 
dealing with 500 tons of coal per day. The bunkers have 
a storage capacity of about 900 tons. 

The buckets of the conveyor on the return journey pass 
through the ash tunnel underneath the ground floor of the 
bunker house, and past the ash-shoot doors of the boilers. 

The ashes are shovelled into an apparatus which fills the 
buckets, and they are then carried across to the opposite side 
of the canal basin, and deposited in carts for disposal. The 
whole of the coal conveying plant is of the Hunt Co.'s, New 
York, design. The coal bunkers were made by Sir William 
Arrol & Co., of Glasgow. 


GENERAL VIEW OF FERRANTI STEAM ALTERNATORS. 


with cement mortar, and average about 3 ft. in thickness. 
These walls are placed on puddle clay 3 ft. deep, which is car- 
ried up the outside of the walls to the level of the water in the 
canal. This puddle clay is also extended across the whole of 
the bottom of the basin to make a water-tight job. A foot- 
bridge has been built across the e trance to the canal for the 
towing traffic. Eight barges can be accommodated at one 
time in this basin. 

On the side of the basin most remote from the buildings 
is an iron structure, 50 ft. high, forming part of the coal- 
Conveying apparatus. The slack is shovelled with skips 
which are lowered from the top. These skips are raised by 
Means of a motor, and are automatically tipped into shoots 
Which communicate with the filling apparatus in pits, from 
Whence the coal is conveyed in bnckets to the storage in the 


Between the bunker house and the engine house is the 
boiler house, running along one side of the engine house, 

At present there are installed eight Babcock & Wilcox 
water-tube boilers, placed in pairs. These boilers have a 
heating surface of 4,650 sq. ft. each, and аге fitted with 
superheaters placed in the space behind the tubes and 
beneath the steam drum, The boilers, driven electrically, 
are fitted with chain grate stokers from a shaft running 
underneath the floor. Provision has been made for another 
eight boilers, which will be placed facing the present ones. 

Each boiier is fitted with two coal hoppers, and the 
slack is filled into these by means of travelling shoots 
from the coal bunkers overhead. These travelling shoots 


bave attached to them weighing apparatus which enables 


the quantity of slack used per shift to be checked. : 
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At the further end of the boiler house is the pump room, 
which at present contains three Weir pumps of 10, 000 gallons 
capacity each per hour, and two water filters also of 10,000 
gallons per hour capacity each. 
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between the boilers and the engine house. The dimensions 

of the main flue are 7 ft. 6 in. x 11 ft. 6 in. high. 
Thechimney is a steel structure, 120 ft. high x 9 ft. internal 

diameter. It is fire-brick lined throughout Ив entire length. 
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FERRANTI MAIN SwITCHBOABDS AT OCKER HILL STATION. 


Above the pump room is placed a large tank 24 ft. 
x 30 ft. x 14 ft. high. This tank is divided by two 
partitions into three parts, and the centre compartment is used 
asa hot well. Above this tank is placed the water-softening 
apparatus. 


It resta on & massive brick foundation, 28 ft. x 28 ft. x 26 ft. 
This chimney was made and erected by Sir William Arrol 
and Co., of Glasgow. 

The engine houseis a brick building 180 ft. long x 73 ft. 
wide x 70 ft. high from the lower ground floor to the roof. 


VigW or BOILERS AND CoaL-HANDLING GEAR. 


Behind the boilers the main flue is carried underneath the 
floor, and rises at the end of the boiler house to connect 
with the chimney by means of a brick flue built on the level 
of the ground. The intention is, later on, to place econo- 
misers along the course of the flue on the ground level 


It is spanned by а 20-ton electrical crane, built by Messre. 
Higginbottom & Mannock. The whole of the buildings, 
together with the building of the canal basin, were con- 
structed by Messrs. Hughes & Stirling, of Liverpool and 
Bootle. 
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At present there are installed two Ferranti 800-Kw. seta, 
and one 1,500-kw. Yates & Thom-Ferranti set. The 


OckER Нит, POWER STATION. 


current generated 
is two-phase alter- 
nating, at a pres- 
sure of 7,000 volts, 
the frequency being 
50 cycles per 
second. The two 
Ferranti sets are 
placed at the end of 
the building near 
the main entrance, 
the large set being 
nearer the centre. 
This arrangement 
allows a wide space 
opposite the 
entrance of the 
engine house for 
the reception of ad- 
ditional machinery. 

The switchboard 
is placed on a raised 
platform at the side 
of the engine house 
at the end adjoin- 
ing the temporary 
wall, so that it will 
occupy a central 
position when exten- 
sions take place. 
The whole of this switch gear is by Messrs. Ferranti, 
Limited, and is so well known that it requires no special 
description. 

The cables leading from the generators to the switch- 
board are carried underground ina brick tunnel 6 ft. x 4 ft., 
е 19 0 they are easily got at throughout the whole of their 
ength. 

The foundations for the engines are massive concrete 
blocks set on the solid clay. These foundations were run in 
in one continuous stream of concrete, the work never ceasing 
from the time of its commencement, night or day. The 
time occupied in making each of the foundations was from 
nine to 13 days. 

Owing to the peculiarity of the ground in the Midlands, 
due to mining operations, great care was exercised in the 
design and formation of the foundations; in some cases a 
depth of over 40 ft. was excavated to ensure the foundations 
resting on virgin clay or solid rock. 

Anyone who knows the Black Country will appreciate the 
difficulties under which the architect, Mr. Huon. A. Matear, 
of Liverpool, had to labour to secure stability for such heavy 
buildings, and it is gratifying to find that, unlike many 
other places in the Black Country, no sign of any crack or 
shiver hag presented itself. 

The Ferranti engines are of the inverted compound type, 


1,500-kw. Yates & THOM-FERRANTI SET. 


and are fitted with the latest pattern “ Ferranti” valve 
gear. In addition to being practically silent, they work 
remarkably well no trouble whatever being experienced. 
Each engine is fitted with a separate condenser placed on 
the ground floor behind the engine, the pumps being in 
the spaces underneath, between the engine foundations. The 
pumps are driven by ropes off the main shafts. 

The water for condensing will be drawn in from the canal 
basin in pipes 3 ft. in diameter and returned to the canal 
at a distance of about } mile, after having passed through 
a cooling process. A flat concrete basin about 65 ft. square, 
which will form the foundations of the cooling towers 
later on, will act meantime as a surface cooler. The water 
will be directed to and fro across the basin by intercepting 
walls before discharging into a spreader placed on the 
canal bank, with a discharge surface of 50 ft. so as to reduce 
the strength of the flow into the canal. At the present 
time the condensing apparatus is not connected, and the 
engines are exhausting to the atmosphere. 

The Yates & Thom 1,500-kw. set is also of the inverted 
compound type, and is fitted with Corliss valves and Dobson 
trip gear. The condenser for this engine is also placed on 
the ground floor behind the engine. The pumps are in the 
basement, ‘but instead of being driven by ropes off the main 
shaft, they are driven electrically. There is sufficient space 
in the engine house 
before any exten- 
sions are necessary, 
to instal two other 
1,900 Kw. sets. 
The foundation for 
the present 1,500 
KW. set is stepped 
and has numerous 
tail bolts inserted 
in it to secure the 
next concrete block 
and so form a con- 
tinuous solid 
foundation for all 
three sets. Along 
the engine house on 
the side furthest 
from the boiler 
house are the offices 
and stores. 

The power house 
superintendent's 
office is placed about 
18 ft. above the 
level of the engine- 
room floor and is 
fitted with a bay 
window looking into 
the engine house 
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and provided with stairs connecting it directly with the switch- 
board platform. Underneath the superintendent's office on 
the ground floor is the test room, which is equipped with 
a complete set of Addenbrooke's electrostatic instruments, 
consisting of ammeter, voltmeter, and wattmeter. With 
these instruments almost any electrical measurement can be 
made, but they are more particularly useful for measuring 
power, and the power factor on low power factor circuits. 
А test table for 
resistance and 
capacity tests, by 
Messrs. Nalder 
Bros., is also 
supplied. 

On the ground 
floor also are placed 
the stores, which 
communicate with 
the engine house. 

The oil store is 
an isolated building 
placed on a bank 
about 50 ft. away 
from the engine 
house. The engine 
and cylinder oils 
are kept in galva- 
nised iron tanks, 
and pipes are laid 
from these tanks 
to an oil measure in the stores. 

From this oil measure pipes are led away to the oil tanks 
of the various engines, so that no oil is carried about 
in the engine house. "There are also drawing offices, and 
offices for the engineers-in-charge. The company has made 
special provision for the comfort of its workmen, and, in 
addition to a room for changing, there is bathroom and 
lavatory accommodation. 

The mains leave the building directly behind the switch- 
board. They are of the B.I.W. Company's make, lead- 
covered, and wound with jute. "They are laid in earthenware 
troughs, being supported on bridge pieces and filled in 
solid with pitch ; bricks are laid over the troughs to form 
а covering. 
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INTERIOR OF BILSTON SUB-8TATION. 


into brick pits placed at frequent intervals where the cables 
are looped, so that in case of subsidence a breakdown ii 
prevented. 

There are at present five sub-stations, situated ut 
Wednesbury, Bilston, Tipton, Brierley Hill and Old Hill, 
The most important of these is at Bilston, and con. 
tains, in addition to the transformers for the ordinary 
lighting load, two 200-kw. Westinghouse rotaries for tram. 
way purposes. The 
current enters this 
station at 7,000 
volte, and leaves 
at 3,000 and 200 
volts alternating, 
and 500 and 550 
volts continuous for 
tramway purposes. 
The 3,000-volt cur- 
rent supplies low- 
pressure distri- 
butors at a distance 
through street 
transformers. The 
sub - stations are 
connected by tele- 
phone with Ше 
generating station 
and with each other, 
so they are all 
under a central 
control although placed so many miles apart. 

Power is supplied to the tramways through meters at а 
pressure varying from 500 to 550 volts. Here, again, the 
switchgear is mostly of the Ferranti type, the instruments 
being supplied by Kelvin & White. The switchgear in 
connection with the rotaries is of the Westinghouse make; 
the meters for measuring the energy were supplied by the 
British Thomson-Houston Company. 

The E.H.T. switchgear is placed on the wall on one side 
of the sub-station, and the н.т. and L.T. on the opposite 
side. The transformers are placed up the centre of the room. 
A raised platform is erected in front of the switchboards, 
and is protected by a hand-rail along its entire length. 

The building, at present, is 83 ft. x 87 ft. x 16} ft. 


WESTINGHOUSE ROTARY CONVERTERS IN BILSTON SUP-STATION. 


In several parts of the Black Country serious subsidences 
take place from time to time owing to the mining operations ; 
where these are likely, the cables are drawn into cast-iron 
pipes, which are joined together with loose sleeves and led 


high, and contains a storeroom and offices, one on either side 
of the main entrance; directly above these rooms is the 
accumulator room. The further end wall of the sub-station 
has been built of wood, covered with corrugated iron sheet- 
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ing, and can be easily removed for extensione. The other 
sub-stations are of similar design and similarly equipped, 
except for the rotary equipment for tramway purposes. 

The area over which the company operates is about 100 
sq. miles, and comprises the following districts :—Bushbury, 
Tettenhall, Heath Town, Wednesfield, Short Heath, Bentley, 
Willenhall, Upper Penn, Coseley, Bilston, Darlaston, Wed- 
nesbury, Great Barr, Sedgley, Tipton, Rowley Regis, Kings- 
winford, Brierley Hill, Amblecote, Lye and Wolescote, 
Quarry Bank and Cradley. Distributed over these districts 
are works of almost every kind and description, forming 
one of the best fields for electric light and power. 

The principal trades using power are :—Agricultural 
implement makers, bar and sheet iron manufacturers, iron- 
works and foundries, bedstead manufacturers, bell founders, 
boiler makers, bolt, nut, and rivet manufacturers, brass 
founders, brewers and maltsters, brick and tile makers, 
chain, chain cable and anchor manufacturers, chemical 
manufacturers, coal masters and colliery proprietors, colour 
manufacturers, coopers, cycle manufacturers, earthenware 
manufacturers, edge tool manufacturers, electrical engineers, 


ELECTRIC SHAFT-SINKING GEAR. 


THE electric gear which is illustrated herewith is being used at 
Soothill Wood Colliery, Batley, for sinking a shaft 13 ft. diameter 
and 190 yds. deep. It is fixed at a depth of 230 vards from the 
surface, the shaft which is being sunk being in a direct vertical 
line with one of the present winding shafts from the surface. A 
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ELECTRIC SHarr-BixkiNG. GEAR, SoorHILL Woop CoLLIEBx. 


large excavation has been made 30 yards below the bottom of the 
present shaft, in which all the sinking arrangements are tixed ; after 
the new shaft is finished, the 30 yards intervening between the two 
will be broken through, thus making the shaft 420 yards deep. This 
electric sinking gear consists of a strong box bed on which all the 
gearing is mounted ; the rope drum is 2 ft. in diameter, 22 in. wide, 
built on strong cast-iron end flanges with oak lagging across. One 
of these flanges has a brake pulley 2 ft. 6 in. diameter x 4 in. wide 
cast on the outside; the flanges are securely keyed on to a 4 in. 
shaft running in two journals, and on the outer end of this shaft a 
large spur wheel is keyed, which gears on to a pinion on the 
countersbaft. This shaft runs in two journals, and is 3j in. 
diameter; a large spur wheel with machine-cut teeth is mounted at 
the other end, and gears direct on to the pinion on the motor shaft. 
The total speed reduction is 25 to 1. A powerful foot-brake is 
provided working on to the brake pulley, strong enough to 
hold the gearing even when the full load of 50 amperes is pass- 
ing; in addition to tbis brake, a hand-worked brake is fitted to a 
pulley on the armature shaft, and this also is capable of holding 
the gearing when the full load current is passing. The motor is an 
ordinary open inverted-type machine, and is bolted solid on to the 
top of the bed. The rated output of this motor is 25 H.P. at 500 volte, 
but it is large enough to take overload up to 40 H.P. for 30 minutes 
at a time without any risk of overheating or sparking at the 
brushes; as the time required to wind the full depth of the 
thaft, 190 yards, is only 2 minutes, it will be seen that there is а 
large margin of safety. The magnets are mild steel forgings, 
series wound ; the commutator is built up of bard copper bars; the 
brushes are carbon, fitted in radial holders, and have a surface area 
of 4 sq. in., giving a density of 123 amperes per square inch. The 
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engineers and machinists, file cutters and file makers, fire- 
brick and glazed brick manufacturers, fireproof safe makers, 
galvanisers and galvanised iron manufacturers, gas stove 
maker, general smiths, glass manufacturers, gan barrel and 
gun lock makers, hollow ware manufacturers, horse- 
shoe manufacturers, iron bridge manufacturers, iron founders 
(malleable), iron girders, roof and pallisading manufacturers, 
iron tube makers, japanners, lock makers, machine band 


manufacturers, metal refiners, metal rollers and copper 


workers, mineral water manufacturers, millers (by steam- 
power), nail and screw manufacturers, pick makers, printers, 
pulley and pulley block makers, pump makers, pumping 
stations, quarry owners, railway carriage and wagon builders 
and carriage wheel makers, sanitary pipe makers, sawing 
mills, sewage works, slag crushers, soap makers, steel manu- 
facturers and founders, wire drawers and workera, &c., &c. 
The company’s offices are at 73, Lichfield Street, Wolver- 
hampton. The chief engineer and general manager is Mr. 
J. Hardie McLean, M.I.E.E., to whom we are indebted for 
the material contained in this article. The secretary is 


Mr. Gordon Saies. 


brushes are fixed on the neutral point, and there is no sparkin 
whatever at any load in either direction. 

As winding over sinkers is dangerous work for the men below, it 
is necessary that the man in charge shall have perfect control of 
the apparatus; the greatest precautions are also necessary to make 
everything absolutely safe, and to attain this end, the two power- 
ful brakes already mentioned, and a specially large and strong start- 
ing switch and resistance, have been provided. The starting switch 
is mounted on а larye cast-iron plate, and is fitted with heavy 
carbon contacts so made as to be easily replaced when burnt away. 
The resistance coils are mounted on a wrought-iron frame, 4 ft. 
square, and consist of about 3 cwt. of No. 8 and 10 S. W. G. gal- 
vanised iron wire wound in coils; this is large enough to dissipate 
all the heat which is generated, and enables the machine to be run 
for any length of time on any contact of the switch. A suitable 
reversing switch is combined with the starting switch. 

A 40-H.P. motor has been supplied to the West End Colliery, 
Batley, for the same purpose as the one already described, with 
this exception, that the gearing has two drums fitted for two ropes, 
and after the shaft is sunk, the machinery will be used for winding 
coal. In this case the shaft is 120 yards deep, and is situated about 
à of a mile from the main shaft. The brake on the armature shaft is 
actuated by a solenoid, so arranged that when the current is 
switched on, the brake is taken off, and as soon as the current is 
cut off, the brake is put on automatically. The motor is of the 
multipolar type, constructed for 40 H.P. at 500 volte, and is capable 
of carrying 50 per cent. overload for 20 minutes; the armature is a 
slotted drum, mounted on a cast-iron bush, and is clamped between 
cast-iron end-flanges; the windings are of the barrel pattern, 
block wound to the exact shape; there are no soldered joints of 
any sort, except where the sections are joined to the commutator. 
The commutator is built of hard copper bars, insulated entirely with 


40-H. P. Мотов ron WINDING AT MonrLEY West END COLLIERY, 
BATLEY. 


mica ; the brushes are of carbon mounted on radial holders, the 
current density being 16 amperes per sq. in. at full load. The shaft 
is made of best mild steel, and runs in three self-oiling bearings 
lined with hard phosphor bronze. The magnet yoke ring is made 
of soft grey cast-iron; the magnet cores are mild steel forgings, 
machined all over; the windings are series, aud are on removable 


formers. 
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THE POWER EQUIPMENT OF THE WEST- 
INGHOUSE WORKS AT TRAFFORD PARK. 


THE works of the British Westinghouse Electric and 
Manufacturing Company, situated in Trafford Park, Man- 
chester, wherein actual manufacturing work has just com- 
menced, have already acquired considerable notoriety. It is 


Fig. 1l.—THREE-PHASE ALTERNATOR, 750 Kw. 


mainly to the large size of the works, the range of their various 
manufacturing processes, and the rapid and positive action 
taken by the company in starting at once with a factory 
far larger than any other of the same kind in 
the country, that this interest is due, and certainly 
it is merited. The production of electrical machinery 
and apparatus, varying in size and type from generators 
of thousands of horse-power each to test room ammeters 
and arc lamps, involves a works equipment just as 
diverse. The various departments of the  Westing- 
house works include iron, steel and brass foundries, 
pattern shops, forges, and space and machinery for the 
working of sheet metal, finishing, packing, shipping, &c. 
The power supply for this huge undertaking is well worth 
the close attention of all engineers. 

In the early days of the electrical power industry the 
Westinghouse Company was a pioneer in, and a most ardent 
advocate of, the alternating-current system, and can to-day 
rightly claim to be in the front rank of workers in this 
branch of the electrical industry. 

This being so, one is not surprised to find that the power 
gupply of the new Westinghouse works is by means of alter- 
nating currents. The power-generating plant is situated at 
the south-east corner of the machine shop, the site being 
approximately at the centre of the works’ area, and nearest to 
those departments requiring the largest supply of power. 
The main generating plant consists of steam-driven, rotating- 
field, three-phase alternators. The steam is generated by four 
Babcock-Wilcox boilers of the 500-H.P. size, working at 
a pressure of 130—150 lbs. per square inch. The fires are 
fed by Roney mechanical stokers, which are all driven by one 
5-H.P. Westinghouse “Junior” steam engine, installed close 
alongside the end boiler on a wall bracket. The coal used 
is fed by gravity into the hoppers of the stokers from storage 
bunkers overhead, there being one bunker of about 15 tons 


capacity to each boiler. The smoke stack is of steel lined 
with brick; it has an inside diameter of 8 ft. and is 
150 ft. high. Two of the boilers are fitted with 
superheaters. The whole of the water used in 
the works is at present drawn from the city supply 
system, but it is intended to sink an artesian well 
in the near future, from which all water for power and 
fire hydrant purposes will be drawn, and which will also 
serve to supply the large storage tank of a lofty water 
tower now in course of erection. Two duplex Worthington 
pumps attend to the boiler-feed, the feed-water being passed 
through a Goubert feed-water heater. In the pump house, 
alongside the condensing plant, are two powerfal Worthington 
pumps, each capable of delivering 1,500 gallons per minute, 
or the supply for six 1}-in. fire-hose nozzles; these are put 
down solely for use in the event of an outbreak of fire. The 
whole of the works is amply equipped with hydrants dis- 
tributed in convenient positions, and certain parts are also 
fitted with Dowson automatic sprinklers. The steam supply 
from the boilers is used for a variety of purposes, as well as 
for driving the main generating plant ; the warming of the 
shops, which is by hot air, the air receiving its heat by being 
forced through large pipe coils; steam hammers in the 
forge ; the steelworks gas- producer plant, &c., «с. 

The generating plant consists of four alternators, two 
exciters, and a rotary converter. Two of the alternate- 
current sets have a rated capacity of 750 Kw. each, and 
yield three-phase current at a pressure of 440 volts and a 
frequency of 25 periods per second. The engines driving 
these machines are of the Westinghouse cross-compound 
condensing type, fitted with Corliss valves on both the high- 
pressure and low-pressure sides, and having tubular re- 
heating receivers. The cylinder diameters are 26 in. and 
48 in. respectively, and the stroke 52 in., whilst the speed is 
94 revolutions per minute. 


Fic. 2.—WESTINGHOUSE STEAM ALTERNATOR, 250 EW. 


The alternators are of the well-known Westinghouse 
rotating-field type. Each of these has a field of 32 poles 
mounted on a stout cast-iron wheel built in sections, 
the outside diameter of the complete rotor being about 12 ft. 
The construction of the stationary armature is clearly shown 
in fig. 1. The bar winding is placed in position in the slots, 
coupled up and finished after the heavy half-ring, consisting 
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ck i of 
e of y à of the cast-iron shell and laminated interior core, has been generating machinery, consisting of two exciter, four 
ЖЗ dropped finally to ita foundations, The other half of the alternator, one instrument, five power feeder, two lighting 
n y armature is of course finished before it is set on the lower feeder, and four rotary converter panels ; these are all 
Dg. half. The magnet wheels are built direct on the engine shafts of the well-known Westinghouse type, and are fitted with 
Ш rer bust e n | 155 ee 3 d о 5 lue regulators, switches, automatic circuit-breakers 
Mer fre s to the rotating field, each engine 18 with a heavy Пу- and instrumenta. 
d k : wheel mounted on the centre of the shaft alongside the The feeders are of stranded, well-insulated cable, and pass 
T alternator. The extreme height of these generating sets ое оа i 5 panels to т 1 
ler т. ground tunnel, where they are slung in an orderly we 
5 Ac arranged manner between п" insulators on stout wooden 
deg i brackets set, into the tunnel wall at frequent intervals. There 
vefal is ia all over three-quarters of a mile of the tunnel work 
11 which passes under the floors of the various shops, and 
i" dim also underground between the several works buildings. The 
en "i tunnel is about 5 ft. high x 4 ft. 6 in. wide, and is built of 
ihh ei | 14 in. concrete walls throughout. In certain parts, there 
ae ws are two such tunnels side by side, the extra one being retained 
Ti 9 0 for the steam supply mains. The branches from the insulated 
bois feeders are also of insulated cable, and for the most part are 
i run openly on walls, ceilings, or columns, spaced by porcelain 
1 T insulators, or in wooden cleats. 
Я ш ie Practically the whole of the power is developed by type 
Cana “©” induction motors running direct on the 440-volt supply 
n be. circuit. The rotor is of the squirrel-cage closed circuit form, 
erus consisting simply of a series of straight copper bars laid in 
a gre slots on а laminated core, and all electrically connected and 
A. . bolted at their ends to stout copper rings. The stator, 
Hi Mic or fixed part of the type “ С” motor, consists of a 
Эа. cylindrical shell of cast-iron lined with a cylinder built up 
Т Fig. 3.—RorARY CONVERTER, 400 KW. of soft steel laminations and slotted on its inner surface to 
bb 5 receive the primary winding of the motor. This winding is 
og udis in direct connection with the current supply when the motor 
mL from the floor line is about 85 ft. Placed side by side they is running. A view of one of these motors as installed in 
ist the ge are very imposing, and quite overshadow the two smaller the machine shop is given in fig. 4. The two-way 
seta, although the latter would generally rank as large units switch is shown below the motor. The only regulation 
for manufactory supply, each being of 250 Kw. rated given to these motors is at starting ; the firat position of the 
capacity. The two 250-Kw. generators are similar to the larger switch places the primary of a small reducing transformer 
. ones. The engines are of the ordinary Westinghouse compound 
i type, which is very widely used, and occupies a position 
СА somewhat apart in steam engineering, this engine being 


single-acting and having a single horizontal piston valve 
controlling the steam distribution for both vertical cylinders. 
Their economy is very marked, and is combined with 
extreme simplicity of the mechanical parts and con- 
sequently low maintenance figures. The two engines 
at the Westinghouse works have each cylinders 1^ in. 
and 30 in. in diameter, a stroke of 16 in., and a normal 
speed of 250 revolutions per minute. А general view 
of one of these sets, as seen from the generator end, is 
given in fig. 2. All the alternators are designed, and the 
switchboards are arranged, for the parallel running of the 
plant. 

The exciting current for the alternators is produced by 
two small direct-coupled sets, each consisting of a com- 
pound engine of a similar type to those mentioned, but 
smaller in size, having cylinders 11 in. and 19 in. in 
diameter respectively, and a stroke of 11 in. The exciters 
are compound-wound, multi-polar machines, yielding 625 Kw. 
at a pressure of 125 volts when running at a normal speed 
of 275 revolutions per minute. 

For the supply of direct current for special purposes 
throughout the works, such as for certain testing, for arc 
lighting, &c., a rotary converter of 400-Kw. capacity has 
been installed. It should be understood that this is not 
the only machine for testing purposes; there are many 
in the testing departments. The converter of the generating 
plant proper, is a six-pole compound-wound machine, 
receiving three-phase current at 440 volts pressure and 
yielding direct current at 500 volts when running at 500 
revolutions per minute. A small type “С” induction 
motor is built on an extension of the shaft, and serves for 
starting the converter. This motor runs the machine arma- 
ture up to about its maximum running speed, at which point 
the alternate-current supply is switched on to the converter 
armature, and the starting motor is entirely switched off. 
Fig. 3 shows the rotary converter, which is of the Westing- 
house standard type, largely used in this country for 
long-distance tramway working. The switchboard arrange- 
ments are naturally somewhat extensive. In all, there are 
18 marble panels arranged in one long row alongside the 


Fia. 4.—TpP& “С” Мотов, Draivina SHaAFTING. 


(fitted in the box behind the marble switch slab), across the 
supply mains, and couples the motor across the secondary. 
When the motor has gained speed the starting switch is 
thrown over to the second position, placing the motor direct 
on to the supply mains, and cutting the transformer out 
of circuit altogether. Each motor circuit is fitted with a 


three-pole fuse. 
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The motors used throughout the works range in size 
from about 5 н.р, to 50 н.р They are installed in 
various positions, right way up on brackets from columns, 
as in fig. 4, on main girders, on the floor, on the side 
from columns and walls, and upside down on ceilings, &c. 
In all cases, the object has been to economise space, and to 
place the motor in the most advantageous driving position. 
Spur and pinion gearing has been adopted to a con- 
siderable extent for driving short lengths of shafting to 
which are belted several small machine tools, any one 
of which being thrown on or off affects the motor 
load only slightly. Where heavier tools are to be 


driven in groups f.om a common shaft the motor is 
belt - coupled. А 


very large number 
of motors are used 
direct - coupled or 
belt - connected to 
independent ma- 
chine tools. Fans 
for the smiths’ 
forges and for the 
ventilation and 
heating of the 
shops; hydraulic 
compressors for the 
numerous elevators, 
which are always 
Within easy access 
in every building ; 
electric cranes with 
separate motors for 
travel, traverse and 
hoists, varying in 
capacity from 5 to 
50 tons; furnace- 
charging machines ; 
furnace rollers and 
electric haulage, arc 
some of the diverse 
applications of the 
electric motor met 
with in the West- 
inghouse works. The whole arrangement, from the boiler 
house to the machine tool, has been well designed and 
thought out. 


Fic. 29.— BEATING ENGINES AT LiNwOOD PAPER MILLS. 


A separate lengthy article could well be written on the 
power equipment of each department; sufficient has, 
however, been said to show that the Westinghouse works 
offer for engineers features of greater importance than their 
size, and that one of these features is undoubtedly their elec- 
trical power equipment. 


Power Plant for Meat Packing.—A New York ex- 
change ғаув that a 6,С00-н P. power plant is to be erected by Nelson 
Morris & Co., the Chicago meat packers, for the purpose of furnish- 
ing light and power. Meters, Babcock & Wilcox will furnish the 
boilers—12 batteries of 500 HP each. Thecral and ash hardling 
machinery will be capable of Lancling 45 tons per hour. 


Fic 1.—GENEBATING PLANT at Linwoop PAPER MILLS. 


ELECTRIC POWER IN A PAPER MILL. 


Tu following is a description of an electrical power installa- 
tion which has been running upwards of one year at the 
Linwood paper mills, Linwood, Renfrewshire, N.B., the pro- 
perty of Mesers. R. & W. Watson. This installation is of 
special interest, inasmuch as the entire steam generating 
and motor plant are of the most economical type, and it is, 
perhaps, the only paper mill in this country where the 
various operations in connection with this manufacture are 
carried out by means of motor drives. 

[n common with the almost universal practice in paper 
mills, Messrs. 
Watson had, prior 
to the change refer- 
red to, a large 
number of engines 
scattered through- 
out the several 
departments, with 
the usual ramifi- 
cation of steam- 
piping and shafting 
required for trans- 
mission, entailing 
losses by radiation, 
condensation and 
friction, which, in 
many works, are of 
a very serious 
nature. Along with 
these disadvan- 
tages, there was the 
difficulty of main- 
taining the scat- 
tered engines, with 
their connections, 
in good order, 
particularly where 
the requirements 
rendered continuous 
running necessary, 
and where the only opportunities for repairs and packing, &c., 
occurred at week-ends. 

The regulation of speeds is of primary importance in 
paper manufacture, and, to attain this end, the old system 
of working involved, at all times, the closest attention on 
the part of the attendants, frequently with only partial 
success, In this respect it was decided that, even though 
the new electrical plant should turn out to be no more 
economical in respect of fuel than the one that has been 
replaced, the greater facilities offered for regulation of speed 
and general manipulation of the paper materials in the 
different stages would amply justify the change from 
mechanical to electrical driving. Economy in fuel and 
labour, however, are also secured to a highly satisfactory 
extent, as the results tabulated at the end of this descrip- 
tion will fully show. 

The installation at present consists of two units; when 
complete there will be four, each equal to a load of 450 . H. P. 

The boilers, which are two in number, are by Messrs. 
Babcock & Wilcox, each having 3,580 sq.ft. of heating 
surface, and constructed for a regular working pressure of 
260 lbs. per sq. in., both having been tested hydraulically 
to a pressure of 375 lbs. per sq. in. The boilers are fitted 
with Messrs. Babcock & Wilcox’s patent chain grate stokers 
and patent superheaters; each superheater has a heating 
surface of 460 sq. ft., and the steam in the superheater main 
has a temperature of about 500° F. The exhauat steam 
feed-water heater, which is also by Messrs. Babcock and 
Wilcox, contains 316 sq. ft. of heating surface, and 
is capable of withstanding a steam pressure of 260 lbs. 
per square inch. The heater, which is able to 
deal with 22,000 lbs. of water, at present takes 
the exhaust steam from the air pump and feed pump engines, 
ш Кыш. temperature of the feed water being about 

0° F. 

The economisers, which are by Messrs. Lowe-ck, Limited, 
of Shrewsbury, are of novel design, consisting of eight blocks 
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of tubes, there being 20 pipes in each block. The 
economiser completely fills the lateral space of the flue, there 
being no side passages or deflectors. In addition to the 
usual scraper gear, the arrangement of the building allows of 


Еа. 3.—FreELD MAGNET AND ARMATURE. 


the tubes being brushed with steam jets as required. The 
water enters the economiser at an average temperature of 
160° F., and is discharged into the boilers at a temperature 


of 300° F. more or leas. 


The feed pump is by Messrs, G. & J. Weir, Limited, Cath- 


cart, and is of tke single 
direct - acting steam - driven 
type, with positive valve 
gear, having a capacity of 
5,000 gallons of water per 
hour, delivered against a 
pressure of 260 lbs. per sq. 
in. The normal speed of 
the pump is 12 doubl 

strokes per minute. | 

The  condensing plant 
includes a pair of twin air 
pumps, each having a 
diameter of 18 in. with 10 
in. stroke, driven by an in- 
verted twin compound 
engine with cylinders 6 in. 
and 12 in. diameter, and 
10 in. stroke, the speed 
being 125 revolutions per 
minute. 

The filters are by Messre 
Bell Bros, Ravensthorpe, 
and they are constructed to 
withstand a working pressure 
of 270 lbs. per sq. in. The feed water from the hot well is 
pumped through these filters, and thence through the feed- 
water heater and economiser to the boilers. 

There is no water-softening process in connection with 
the filters, the nature of the water being such as to render 
this unnecessary. There is, however, from time to time a 
considerable quantity of suspended matter in the water 
supply, all of which is thoroughly removed by the filtering 
process, and arrangements are made whereby the filtering 
medium can be thoroughly cleansed without interfering with 
the working of the plani. 

The engines to which the dynamos are coupled are of the 
Willans type, triple-expansion, with three cranks, and are 
designed for working with a maximum steam pressure at 
the throttle valves of 250 lbs. per sq. in. The combined 
efficiency of the set on test was found to be 85:5 per cent. at 
full load, and the steam consumption does not exceed 12" 5 lbs. 
per 1.H.P.-hour at full load. 

The dynamos consist of two Bruce Peebles ** P.P.P.” six- 
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Ба. 4.—CALENDER 


pole machines, shown in fig. 1. Each machine is capable 


of а normal output of 300 Kw.—1,500 amperes at 200 volts 
—Tunning at а speed of 340 revolutions per minute, with a 
temperature rise not exceeding 65° F. after continuous run- 
ning. The machines are designed to run absolutely spark- 
lessly under all conditions of load up to 25 per cent. over 
full load, and' in this as well as in other respects they have 
given every satisfaction. The armatures, as will be seen from 
the illustration, fig. 3, are of the Bruce Peebles fly-wheel 
spider type—that is to say, the armature is not coupled to the 
engine ahaft in the ordinary manner, but by an extension of the 
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spider on which the core is built up. The armature is slot- 
wound, with compensated winding to ensure that all the 
brushes take an equal proportion of the load. 

The commutators are built up on Messrs. Bruce Peebles’ 
patent hydraulic system, and are so rigid that they can 
be struck in the centre with a heavy hammer without in 
any way affecting the commutator bars. Dropped bars 
in commutators built up in this way are an impossibility. 

The motor equipment consists of eight 80-B. H. P. motors, 
two of 50 B. H.P. and ten 25 B. H.P. each. All these motors аге 
of Messrs. Bruce Peebles’ standard P.P.P.” power type. 
Six of the 80-5.H.P. motors drive the beating engines, Fig. 2 
shows two sets of beaters, each with their 80-B.H.P. motor. 
These machines are used for reducing the raw materials 
manilla, flax, and jute—into pulp, and may be said to form 
the commencement of the paper manufacture, in so far as 
power is required. 

The working stresses during the initial stages of the pulp 
process are of а most variable character, and considerable 
doubt was felt as to the likelihood of a motor drive being 
successful, but the results obtained justify the application, 
as the motors have proved quite equal to all conditions of 
working, and readily respond to an overload of 50 per cent. 
without heating or other trouble. 

Owing to the sudden and sometimes excessive variation 
of the load of these machines, 
it was thought advisable to 
adopt a belt drive, and this 
has proved quite successful. 

Fig. 5 shows another 
80-B.H.P. “ P.P.P.” motor 
for driving the pulp-refining 
engine. These machines are 
used for treating the pulp 
after it comes from the 
beating engine, the crude 
pulp being pounded down 
into а pasty consistency 
preparatory for transmission 
to the paper-making ma- 
chine, in which it passes 
through the various stages 
required to complete the 
manufacture. 

The two paper-making 
machines, including acces- 
sories, are each equipped 
with two motors, one having 
a 25-B. H.P. and a 50-n.H.r. 
motor, and the other one, 
two 25-B.H.P. motors. The power necessary to drive these 
machines is dependent upon the weight and quality of the 
manufacture for the time being, but the provision made 


— 


-F 


Fig. 5 —PorP REFINING ENGINE. 


fully meets all requirements in this respect, and the speeds 
can be regulated with absolute exactitude. 


The auxiliary plant of the paper-making machine, con- 


. The web of 


: sisting of pumps, agitators, &c., is worked from lines of shaft- 


ing, which are driven by motors, as illustrated in fig. 7. 
per, on being taken from the machine, is 
passed through the rolls of the damping machine, which is 


also driven by a 25-B.H.P. motor, as illustrated in fig. 6. 
G 
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This damping process is preparatory to calendering, which is 
the final stage of the manufacture. Fig. 4 is an illustration 
of one of the large calenders, which is driven by an 
80-B. H.P. motor. The rolls of the calender have to be 
adapted to suit the various thicknesses of the paper, and the 
speed has also to be regulated in accordance with the nature 
of the paper and the degree of finish or surface necessary. 
To meet these requirements, the calender motors are of the 


and is still in good order. The other pinions of various 
sizes are also turning out equally satisfactorily. 

The whole of this installation has been designed and 
carried out by Mr. R. D. Munro, chief engineer of 
the Scottish Boiler Insurance Company, and, with a few 
unimportant exceptions, the electrical portion of the work has 
been manufactured and erccted by the contractors, Messrs, 
D. Bruce Peebles & Co., Tay Works, Edinburgh. 

An important point to note is that, as will be seen from 
the description, the generating plant is equipped through- 
out for a full continuous load of 600 Kw. The engine 
house is of sufficient capacity for a further 600 Kw., 
making a total final capacity of 1,200 kw. 


At present only one-third of the whole mill is completely 
equipped. The remaining two-thirds is in process of con- 
version, the final scheme being to employ three-fourths on 
load, leaving one-fourth to spare. The load on the motors 
at present is just sufficient to fully load one of the 300-kw. 
Sets. 

The capital cost of the 600-Kw. generating plant, 
including engines, dy namos, boilers, condensers, steam pipes, 
filters, &c.. and all engine room accessories, was £9,500 : 


Fig. 6.— DM IN d MACHINE AND 25-RB. H. Pp. MOTOR. 


variable speed type, being designed to run at from 100 revolu- 
tions per minute to 600 revolutions per minute. A speed 
of 100 revolutions per minute is only necessary on starting 
the machine, and from 300 to 600 revolutions per minute is 
the average range. The variation can be regulated by the 
shunts, the loss being negligible, particularly when com- 
pared with the wasteful working of the steam engines 
formerly employed. 
A number of the motors in these mills are geared up to 
the various machines, as shown in fig. 4. This method of 
connecting the motors was necessary in some instances to 
suit the space at disposal, but it has also been adopted in 
other cases with excellent results. 

With a view to testing the different materials used for 
gear pinions, Messrs. Watson, with their consulting engi- 
neer, Mr. R. D. Munro, carried out a series of experiments 


the proportion of this which is utilised for the present 
motors, allowing 25 per cent. for spare, brings the 
capital outlay on the generating plant for the actual 
number of motors installed during the year to £5,950; 
allowing 10 per cent. for interest and depreciation on this, 


we get £595, which, per weck, gives ... . £11 8s. 0d. 


The average amount of coal consumed per 
week is 58 tons 18 cwt, which, at 4s. 104d. 


per ton, costs ... - даж &14 7 1 
Cartage, at 4d. per ton, рег week s га 19 8 
Wages (stokers, engine driver, and greaser) ... 310 0 
Oil and stores jos 88 mh ids 12 0 

Total ... .. £3016 9 


Average of total units generated per week, taken over 
the same period as the other costs, equals 29,380 (corre- 
sponding to 70 per cent. load factor). Therefore, the total 


£30 168. 9d. 


cost per unit S0 295d. per unit. 
29,380 
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Fia. 7.— PLAN or ENGINE AND DorrkgBR House, LiNwoop PAPER MILLS. 


with pinions made of phosphor bronze, raw hide and paper. 
Phosphor bronze and raw hide pinions, although running 
fairly well, are very noisy, which in several of the depart- 
ments was objectionable, and for this reason it was decided 
to use pinions made of paper. These pinions are composed 
of paper specially manufactured by Messrs. Watson, discs 
being cut from the web and built up like an armature core ; 
the paper discs forming the pinion are bound together by 
iron hoods or caps. One of these wheels, about 12 in. 
diameter, which has been working into an ordinary spur 
wheel for the last three years, has given no trouble whatever, 


Thus the actual generating costs, including labour and 
attendance, and allowing the above ample percentage for 


interest and depreciation, work out at about 4d. per unit. 


As a matter of fact, it may fairly be stated that the saving 
in coal alone on this plant will pay off the first costs in about 


five years. 


This economy is quite apart from the considerably lessened 
labour in the actual processes, and from the ease in handling, 
and the facility with which the speeds of the various 
machines can be altered to suit the particular processes with 


which they are working. 
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WATER AND ELECTRIC POWER PLANT IN NORTH WALES. 


The Yale Electrio Power Scheme. 


Тнк Yale Electric Power Company, Limited, came into 
existence a little over two years ago for the purpose of deve- 
loping to some extent the large amount of water-power 
running to waste in the district of Blaenau Festiniog, North 
Wales, where, unlike most places in this country where 
water-power is to be found in abundance, a ready-made 


market is close at hand, namely, the town and the . 


celebrated slate mines of Blaenau Festiniog. 

The company gives a 
24 hours’ supply, providing 
power to the slate mines and 
quarries for hauling, pump- 
ing, mill driving and like 
purposes, and also electric 
light for the streets and for 
private consumers. 

Before the introduction of 
electricity into these mines, 
steam was used for the same 
purposes, Oneof the condi- 
tions imposed on the con- 
tractors was that the con- 
version from steam to clec- 
trical driving should be 
carried out without stoppage 
of work, and that the exist- 
ing starting handles on the 
winding engines, &c., should 
be retained. The old gear- 
ing has consequently in most cases been used, and the 
steam plant remains in position. It is possible, therefore, 
by simply shifting the driving pinions, to run by steam- 
power in cases of emergency, thus saving the cost of spare 
armatures and other vital parts of the electrical portion of 
the machinery. 

All of the dynamos and motors have been constructed by 
the Sandycroft Foundry Company, Limited, of Chester, 


Б" "m 
К ot | 


Fic. l.—FaLrs оғ DOLWEN, SHOWING Рам AND Pipe Ling. 


and the first mines to benefit by this low charge were the Votty 
and Bowydd and Messrs. Greaves & Sons. The company 
has also entered into an agreement with the Urban District 
Council to supply electricity for public and private lighting 
at a maximum rate of 4d. per unit for a period of 15 years; 
on May 22nd, 1902, Lord Newborough performed the 
ceremony of inaugurating the public supply. 

Energy is supplied at 500 volts for power purposes, and at 
230 volts for lighting, heat- 
ing, and small motors. The 
company has taken the 
pumping by contract, which 
enables it to supply power 
for this purpose, at the most 
convenient times to itself, 
for equalising the load on 
the generators, and conse- 
quently the load factor is 
good. Оп one occasion last 
winter one of the generators 
ran continuously for 10 days 
and nights. 

There are at the present 
time motors to the extent 
of about 400 m.r. actually 
connected with the mains, 
and about 3,000 8-c.P. 
Jamps, or their equivalent, 
besides about a dozen arc 
lamps for lighting the streets and the goods yards of the 
Great Western and Festiniog Railways. This is the only 
station in the Chester division of the Great Western Railway 
that is lighted electrically. More arc lamps are being con- 
nected for the street lighting. 

The power is derived from the falls of Dolwen, situated 
below in the valley, about 2,000 yards from the town, the 
head of water available being about 200 ft. The generating 
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Fra. 2.—DousLtE PELTON WHEEL COUPLED TO Two 90-K w. SANDYCROFT Dynamos. 


with the exception of one of the sets of pumps at the Votty 
mine, which were made by Messrs. Ernest Scott & Moun- 
tain, Limited, of Newcastle-upon-Tyne ; and the whole of 
the work has been carried out to the instructions and under 
the supervision of Mr. Osborne Yale, of Great Winchester 
Street, E.C., and Blaenau Festiniog, North Wales, managing 
director of the company. 

Power is supplied to the large consumers at 1d. per unit, 


plant in the power house, which is about to be enlarged, is 
intended ultimately to be auxiliary to a larger plant 
to be laid down. The present plant consists of two 
* Sandycroft " six-pole continuous current generators, each 
capable of giving an output of 90 Kw. at 560 volta, 
constructed by the Sandycroft Foundry Company, 
Limited. They are direct coupled, one on each side, 
by means of “ Sandycroft” flexible couplings to a double 
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Pelton wheel, provided with four nozzles, and supplied from a 
dam 800 yards up stream. This dam was finished in 1900; it 
has been built across a deep and narrow gully, and is nearly 
90 ft. high. It is built in a natural hole formed by the 


dynamo of 36 Kw. for lighting a special part of the district, 
and later on a 450-Kw. machine. 

The main switchboard consists of two generator panels, 
and battery, exciter, and distribution panels, 


The transmission line consists of three overhead circuits 
of bare hard-drawn copper cable, carried on insulators of the 
double-petticoat type. The circuits may be worked inde- 
pendently or in parallel. From the power station the over- 
head line conveys current to the slate mines, the distance 
being 3,500 yds. Double-pole construction is principally 
employed for the main line, thereby ensuring & wide margin 
of safety even under the very trying conditions to be met 
with in this part of the world. A telephone line is also 
provided. | 

At the Votty and Bowydd mine а 150-B. H. p. Robey wind- 
ing engine is driven by a 6-pole “ Sandycroft” motor, 
driving a drum shaft through gearing. The shaft carries 
three drums, used for winding up an incline 200 yds. in 
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Ета. 3.—VrRw оғ MILLS, SLATE Banks, TRANSMISSION LINE, &c. 


action of the water in the solid rock of the bed of the Stream, 
and is constructed of solid masonry. It has on several 
occasions had 5 ft. of water on ite crest, Provision has been 
made for laying another and larger water main when required, 
and for flushing out the pool. This is clearly shown in 
fig. 1. 

The pipe line is of steel, the pipes being 2 ft. in diameter 
except near the head of the line, where, owing to difficulties 
of carriage at the time of construction, a double line of 
18-in. pipes was used instead. 

A battery of the “Tudor” type has been installed of 140 
ampere-hours capacity at the one-hour discharge rate. This 


Еа. 5.—SwrrTCHBOARD AT DoLwEN POWER STATION. 


length. There has also been installed an 80-B.H.P. 4-pole 
“Sandycroft " motor driving two drums by means of belting 
and gearing. This winds up an incline also 200 yds. in 
length. 

At the same mine there is another 80-B. H. P. 4-pole 
* Sandycroft” motor, driving two drums through gearing, 
winding up а 400 yds, incline (see fig. 11). These motors 
are all provided with the “Sandycroft” special type of 
magnetic brake. 


The starting and regulating switches are actuated by the 


Fig. 4.—8uB-STATION AND Оп, SronR. 


battery works in conjunction with the generators, the load on 
the latter being kept practically constant by means of a 
differentially-wound motor booster. The arrangement is 
automatic; the generators charge the battery on light load, 
and on heavy loads the generators and battery supply current 
in parallel to the line. 

The generators are separately excited by a dynamo dircct- 
driven by a small “ Pelton” wheel, but by means of suitable 
arrangements on the switchboard they can be made self- 
exciting if desired. | | | 

The motor which drives the booster can also be driven by 
a turbine as a generator, and is intended for use as an 
auxiliary machine for light loads, &c., or for charging up 
the battery if necessary when the main generators are shut 
down. It is intended to lay down immediately another 


Fia 56.—40-Kw. MoTonR-GENEBRATOR. 


same levers thut previously controlled the stop valves, when 

the engines were steam driven. ne 
For pumping, there is a set of three-throw horizon : 

pumps capable of lifting 160 gallons of water per minu 
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TT second and much larger motor- 
ae generator will shortly have to be 
SR put down in order to cope with 
ice ; the rapidly increasing demand for 
biis energy. This sub- station also 
m contains the local offices of: the 
ne Sit à company, and occupies a very central 
"ELI. position. 
C400 tag The day lighting load is at 
TINE Wik e present taken by a Tudor battery, 
mum of 90  ampere-hours' capacity at 
epon (у р, the three-hour discharge rate. Тһе 
motor-generator is controlled, and 
BLP. ят distribution effected, by а switch- 
cht y board consisting of a high pres- 
The d£ e sure panel and motor - generator, 
cline 363 battery, and feeder panels. 


An extensive system of tele- 
phones is employed, the central 
point being at the  sub-station 
in the town. As the company’s 
local offices are also in the 
same building, this arrangement 
is found very convenient, and 
enables the staff to keep in close 
touch with every part of the 


Fic. 8.—INCLINE LEADING TO VOTTY Еа. 9.—OvERHEAD AND UNDER- Fic. 10.—TuxroRD INCLINE, WORKED 
AND Bowypp SLATE QuarnY. GROUND JUNCTION Box. BY 80-H.P. MOTOR. 


to a height of 350 ft., and a second 


= set of pumps of the same type 
| capable of lifting 50 gallons under a 

F head of 400 ft. 

E A third set of pumps, also of the 


same type, is being installed, capable 
of lifting 350 gallons per minute to 
a height of 200 ft. 

From the Votty & Bowydd mine a 
line branches off for a distance of 900 
yards to Messrs. Greaves & Sons' mine, 
where a  10-m.H.P. semi-enclosed 
motor drives a mill, &c., and for 
sinking operations at these quarries 
a “ Sandycroft ” semi-portable elec- 
tric winch is used, This is driven 
by a totally enclosed motor. 

In the town of Blaenau Festiniog, 
which lies between the power station 
and the mines, and through which 
the high pressure mains pass, a sub- 
station has been erected. Hero a 
motor-generator of 40-Kw. capacity 
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L has been put in, and this reduces the 
voltage, which, for public and private 
0 lighting in Festiniog, is 230 volts - 
Fic. 11.--80-H г. Moron Darvina WINDING ENGINE, 


is at the consumers’ terminals A 
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TEHREE- PHASE POWER PLANT IN A WELSH 
LEAD MINE. 


Tue Frongoch mine, near Devil's Bridge, in Cardiganshire, 
has been equipped with a 2,500-volt three-phase power trans- 
mission plant by the Electrical Company, Limited. of London, 


Fic. 1.—GzNERATING Sur, SHOWING PELTON WHEEL. 


from which power is distributed over a distance of about 
three miles. The plant has been working day and night for 
about two years. 

During the summer months, when the reservoir runs 
dry, a Willans three-crank steam engine drives the gene- 
rator, but from September until May water-power is usually 
available. The water for driving a Pelton wheel of a maximum 
of 400 U. P. is solely derived from the hills, as the rain is 
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Fic. 3.-—-Ввр Боск MOUNTAIN. 


collected there and forms several small lakes, which discharge 
into a water-way over eight miles in length. This water- 
way feeds the reservoir, which has been partly formed by 
nature, and partly excavated and dammed up on the top of 
the so-called Red Rock Mountain, 464 ft. high, which can 
be seen in fig. 3. 

The power house is seen at the foot of the mountain. A 


line of steel pipes 23 in. in diameter conveys the water to the 
Pelton wheel at a pressure of 200 lbs. per sq. in. When 
the reservoir is once filled it& supply is sufficient to drive 
the generator under full load day and night for at least two 
weeks. The Pelton wheel can be easily uncoupled from the 
three-phase generator by means of a lever actuating a flexible 
band coupling, and the Willans engine can be coupled and 


Fig. 2.— GENERATING SET, SHOWING WiLLANS ENGINE. 


unco»pled on the other side of the generator in the same 
manner (see figs. 1 and 2). 

The generator is of the Electrical Company's make, type 
N.D.M., with stationary armature and rotating field. 

The three-phase current is generated at a pressure of 


Еча. 4.—Moror Derva PUMP. 


between 2,000 and 2,500 volts in each phase, and is con- 
ducted from the station switchboard through a steel- 
armoured underground cable across the road to the cable 
tower, which can be seen in fig. 3, behind the generating 
station. From there it passes on to the aerial line, whic 
is protected at that point by three lightning arresters of the 
horn type. The aerial line consists of three bare Coppe 
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Fig, 5.—OvEBHEAD LINE NEAR Prr-HEAD. 


wires of 5 mm. 
diameter, sup- , 
ported on porce- 
lain insulators (see 
fig. 5). 

The route of the 
aerial line passes 
two water-wheels, 
formerly used to 
work the under- 
ground pump in 
the Vaughan shaft 
alone, which re- 
quires about 50 
H.P., and is some- 
thing like half a 
mile away from the 
wheels (fig. 6). A 
curious example of 
engineering at 
this point is thet 
the lower wheel 
was used to drive 
a pump which 
pumped water on 
to the top of the 
upper wheel to increase its power. 

Two 50-Н.Р. induction motors supply 
the power in the buildings where the 
ores are crushed and dressed. The 
stationary field windings of these 
motors are connected direct to the 
2,500-volt transmission line. The 
rotor is of the slot-wound type, 
with an arrangement to insert resist- 
ance in the circuit to facilitate the 
starting- up. The E. M. F. of the rotor 
is only about 200 volts. When the 
motor is up to speed, which takes 
about 10 seconds, the rotor is short- 
circuited by means of a lever, and 
the brushes can be lifted off. 

For the lighting of the dressing 
floors, &., a three-phase transformer 
of 8-Kw. capacity has been installed, 
Which supplies 18 arc lamps and a 
number of incandescent lamps, at a 
Pressure of about 225 volts. From 
the dressing floors the overhead line 
passes on at a reduced diameter of 3 
mm. tothe Vaughan shaft. The incline 
railway, shown in fig. 5, bringing in 
theore from the pit-head to the dressing 
floors, is also driven from the top 
of VE dressing floors by the two motors already de- 
scribed. 


Fic. 6.— OLD WATER-W HEELS. 


Fig. 7 shows the interior of the winding house. An 
85-H.P. three-phase motor drives the heavy winding 
machine; the pressure for this purpose is reduced to 200 
volts by means of a stationary transformer, which at the 
same time supplies current for incandescent lamps for 
lighting up the winding house, the tipping place for the ore 
at the pit-head, and the feeding place for the inclined 
railway. There is no difficulty whatever in regulating the 
power and speed exactly to the same nicety as by means of a 
steam engine. Part of the current on the high-pressure side 
is branched off from the distribution board in the winding 
house, and is conveyed through a steel-armoured three- 
phase high-pressure cable down the Edward Shaft to the 
pump room, which is at the 96-fathom level. Here a motor 
of 85 B. H. P. is connected to and drives a three-throw pump 
by means of a flexible coupling. This motor works with a 
pressure of between 2,000 and 2,500 volts in a similar 
manner to those working at the dressing floors, A simple 
pull of a lever breaks the circuit of the rotor almost 
sparklessly, and the motor will stop immediately. The stator 
is switched off by means of a high-pressure switch on the 
board, which is shown in fig. 4. 

The lighting of the pump room, as well as of the 66-fathom 
level, is done by incandescent lamps, which take current 
from a small 
single-phase trans- 
fermer, reducing 
the E.M.F. in one 
phase only to 
about 110 volts. 
A similar trans- 
former is placed 
on one of the 
posts of the aerial 
line opposite the 
offices, and is 
properly protected 
against rain and 
damp. It supplies 
the current for 
lighting the 
offices, stores, &c. 

The plant can 
be strained in 
cases of emergency 
for a short time 
up to 400 H.P. 
In all there are 
in use the follow- 
ing motors: T wo 


* 


Fic. 7.— WiNbiNG GEAR DRIVEN By 85-H. p. MOTOR. 


50-H.P., one 85-H. p., one 35-H. P. at 2,000 volts, also one 85-H.P- 


at 200 volts. Further, about 10 Kw. is used for lighting. 
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ELECTRIC POWER IN A CLYDE 
SHIPYARD. 


BRITISH employers have from time to time been subjected to 
severe criticism asto their methods of manufacture, and in some 


ELECTRICALLY-DRIVEN WINCH 


cases, we are sorry 
to say, the allega- 
tions of conserva- 
tism and anti- 
quated methods 
are only too true. 
The members 'of 
the shipbuilding 
industry, which is 
one of the staple 
trades of the 
country, are, how- 
ever, fast redeem- 
ing their position, 
and are adopt- 
ing up-to-date 
methods and elec- 
trical power to an 
extent which 
would hardly be 
credited by out- 
siders. The photo- 
graphs in the con- 
text show some of 
the applications of 
electric motors for 
driving ship- 
building ma- 
chinery in a ship- 
yard on the Clyde. 
The Sunderland 
Forge and Engineering Company, Limited, who carried out 
this installation, have their works in the centre of a large 
shipbuilding industry on the Wear; they have naturally 
given this branch of business, together with the electric 
lighting of ships, their chief attention, and have carried 
out many large and important schemes, 

The generating plant illustrated consists of one of Messrs. 
Alley & McLellan’s “ Sentinel“ engines, coupled direct to a 
four-pole *'Pallion" generator, suitable for developing 
112 Kw. at 220 volts when running at a speed of 380 revolu- 
tions per minute. This machine is constructed with 
exceptional factors of safety, both electrical and mechanical. 
A feature which will be seen in the illustration is the large 
diameter of the commutator, and the great depth of wear 
which is available on the plates. The armature is wound 
on the wave method, so that one set of brushes can be lifted 
and examined whilst the machine is running, if required. 
The armature conductors are laid in insulated slots in the 
core, and are former-wound, without any joints at the end 
remote from the commutator. 'The armature and com- 
mutator are mounted on one sleeve, so that the whole of the 
electrical portion can be removed from the shaft quite 
readily, and, if necessary, a new shaft put in, without in any 
way disturbing the windings. 


SUNDERLAND FORGE —ALLEY X MCLELLAN STEAM DYNAMO. 


The yoke is of cast-iron, and the magnet poles are forgings 
made in the Sunderland Forge Company's forge department, 
The generator is compound-wound, and the compounding is 
arranged so as to give a slight increase in voltage as the load 
increases, 

The main cables are led from this generator to the switch- 
board, which is arranged so as to readily allow of extension, 
From the switchboard the cables are carried overhead to 
various distribution centres in the shipyard. The system 
has been adopted of having the starting switches for the 
various motors grouped in distribution cabins, each cabin 
being under the control of one man; this system is found 
to work excellently, as it avoids the trouble which might 
ensue if the motors were started by any irresponsible person. 
The distributing boards are fitted with double-pole switches 
and fuses, and alongside each are the starting switches for 
the respective motors. 

The type of starting switch employed is one which has 
been found by experience to be very satisfactory, and it has 
several features of its own. The starting motion of the 
handle is upwards, and the first movement is to connect the 
shunt windings with the mains; a further movement puts 
the main switch in the armature circuit in series with the 
resistance. Continuing, the movement then gradually cuts 
dat the resistance until a short-circuited position is attained ; 
the switch is held 
in this position by 
the usual shunt 
magnet. There is 
also an overload 
cut-out, which 
works indepen- 
dently of the shunt 
attachment, This 
cut-out consists of 
a solenoid, round 
which the main 
armature current 
flows, the solenoid 
being provided 
with a plunger, 
which can be ad- 
justed to kick 
upwards at any 
predetermined 
current. This 
motion, instead of 
as usual short- 
circuiting the 
shunt magnet and 
allowing the 
switch to fall off, 
kicks up a knee 
in a link con- 
necting the main 
armature switch 


Moror-DrRIvEN PUNcH AND SHEARS, SHOWING REMAINS OF 
STEAM ENGINE. 
with the switch handle, and thereby breaks the main circuit 
directly on the main switch in the resistance case. ет 
From the distribution cabins the wires are led undergro 
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in pipes to the motors, the type of which can readily be seen 
from the illustrations. The case is of cast iron, and the 
magnets are forgings, as in the case of the generators. The 
magnet bobbins are wound on formers and are thoroughly 
insulated with impregnated tape. The armatures are of 
the same substantial design as that of the generator, and 
possess the feature of large commutators with great depth of 
wear. The shunt and armature leads are brought through 
water-tight glands in the case, there being no main terminals 
on the motors. The end covers are ventilated, and the ven- 


surface lighting only. These sets are mounted on combina- 
tion bedplates. The engines were supplied by Messrs. 
Browett, Lindley & Co., Limited, of Patricroft, and are of 
the self-lubricating enclosed two-crank compound vertical 
type, having cylinders 144 in. and 24 in. x 10 in. stroke, 
and running at 880 revolutions per minute. 

The engines are capable of developing 195 B. H. P. each 
with 90 lbs. steam pressure, and of sustaining an overload 
of 25 per cent. for two to three hours when required. They 
are fitted with special shaft governors and heavy fly-wheels. 

The engines are coupled direct to two Johnson-Lundell 
six-pole traction generators, designed for an output of 248 
amperes at 525 volta, at 380 revolutions per minute, and for 
а 25 per cent. overload for two to three hours with fixity of 
brushes and sparkless commutation. 

These generators are fitted with split laminated pole- 
pieces, having an extended pole tip on one side, 80 propor- 
tioned that this half of the magnet core is saturated by the 
shunt turns alone; as the load increases the compound 
winding quickly changes the induction density in the other 


DousLE-ENpED Мотов-ОвгуЕн Рохсн. ^ 


tilation holes are fitted with fine wire gauze. The bearings 
are of the self-lubricating type, fitted with rings which dip 
into a reservoir of oil. 

The winch illustrated on p. 438 is a speciality of the Sunder- 
land Forge & Engineering Co., Ltd., and is worked by one of 
their * РаШоп ” motors through worm and worm wheel, 
with spur gear for the second reduction. This machine, of 
which three have now been supplied to this yard, is serics- 
wound and is fitted with a tramway controller. 

The whole installation was carried out without interfering 
with the work in the yard, all the motors being fitted on to 
their bases before the steam engines driving the machincs 
were disconnected. In one instance here illustrated the 
steam engine has not yet been removed. 

The installation has now been running over six months 
with satisfactory results, and the motors have efficiently 
withstood the heavy loads incidental to shipyard work. 


ELECTRIC POWER IN COAL MINING. 


THERE are few cases where electrical transmission can be more 
profitably applied than in that of transmission of powerto mines. 
Electric power plants for colliery work, however, have not been 
taken up in this country as extensively as might reasonably 
have been expected. The many advantages of electricity over 
steam, air, and other powers for this class of work, must be 
apparent to most colliery engineers and managers; but, 
although it is the ideal means of taking power into the work- 
ings, it has, up to the present, been mainly confined to light- 
Ing at bank, pit bottoms, engine rooms, heapsteads, &c. 
This is probably due to the difficulties of running and main- 
taining cables through the falling of roofs and other riske, 
and to the supposed danger from sparking at the motors. 
There is, however, no difficulty in avoiding or overcoming 
these troubles if the scheme is carefully considered in its 
initial stages. This has been prominently demonstrated in 
the power installation recently put down at the Bradford 
Colliery Company’s workings, near Manchester, by Messrs. 
J. H. Holmes & Co., of Newcastle-on-Tyne. A description 
of this installation will doubtless be of interest to our 
readers. 

In the power house there are three coupled team gene- 
гаќогв, two of which are used for power, and the third for 


half of the pole, at which point a strong field is required 
to obtain sparkless commutation at all loads. With cores 
of this desoription, it has been proved possible to employ 
a much smaller air gap and to deal with greater armature 
reactions. It has been found possible in practice to run 
these generators for short periods at 100 per cent. overload 
without altering the brush lead or causing destructive 
sparking. 

The armatures are slot-wound, and the commutators are 
of ample diameter, compored of hard drawn copper 
with mica insulation, of such dimensions as to ensure 
adequate capacity to carry the maximum current without 
excessive heating. The brush-holders are carried from 
substantial split rings with adjusting screw attached to 
the yoke ring. The bearings are self-adjusting and self- 
oiling. 

The main switchboard is made up of eight panels of 
enamelled slate, having the positive and negative sides 
divided. It is arranged fur parallel running, and is fitted 
with 300-ampere automatic minimum cut-outs, coupling, 
and negative switches, Weston dead-beat ammeters and volt- 
meters to each generator, and voltmeter four-way switches 
to read from any generator or bus bars. There are four 
300-ampere D.P. circuit, switches and fuses to the pumps, 
hauling sets, &c., with a Weston ammeter in each circuit. 


JonmsoN-LuNDELL Dynamo DRIVEN BY BnowETT-LINDLEY ENGINE 


The lighting panels are fitted with four 50-ampere р.р. 
circuit switches and fuses. The bus bars are fixed on the 
face of the power and lighting panels. "The field regulating 
rheostats are mounted on the bottom panel. 

The cables are of the Telegraph Manufacturing Company's 
make, the largest used being 61 х ·090. All the cables are 
armoured and lead-covered, of 2,500 megohms quality. 

The cables at the pit bottom are go arranged that in the 
event of one pair of cables breaking down, they would be 
cut out and the supply taken from one of the four seta, 
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until the repairs were made good, thus obviating the risk of 
а stoppage to any part of the workings. 

There are three hauling sets, two for endless rope, and 
one main and tail. Each of the endless rope sets is driven 
by a 65-B.H.P. enclosed Castle six-pole motor, compound- 
wound, and designed to run at 800 revolutions per minute 
on a 500-volt circuit. The armatures are slot-wound, with 
formed coils, so arranged as to obtain the maximum 
mechanical strength, combined with the highest electrical 
efficiency. The motors are fixed to separate bedplates, each 
having three bearings of ample surface, fitted with ring 
lubrication and oil gauges. Grooved pulleys, 30 in. in 
diameter, are fitted, to take 12 2-in. ropes. 

The hauling gear constructed for endless rope haulage is 
mounted on an I-section frame, fitted with angle and knee 
pieces at the corners, and consists of first and second motion 
shaft driving the winding drum through double-helical gear- 
ing. The first motion shaft is fitted with a 6 ft. 8 in. diameter 
split pulley for 12 3-in. ropes, and runs at 110 revolutions 
per minute; from this the power is transmitted through 
two reductions to the winding drum. The latter is 
4 ft. 9 in. in diameter x 8 in. face, and runs at 16:5 revo- 
lutions per minute. This drum is fitted with cast-iron con- 
cave shoes, which are made detachable ; these shoes can be 
quickly removed and renewed on showing any signs of wear. 
Attached to the side of the drum is the brake sheave, 5 ft. 


carried, to which are fixed two sliding connectors or contacts 
connecting the bus bar with the resistance sections. 

The main and tail hauling set is similar to the larger set, 
except as regards the drums, which are arranged in the usual 
manner, and driven by а 20-B.H.P. enclosed Castle six-pole 
motor with rope pulleys, &c., as previously described. 

There are two sets of electrically-driven pumps. The 
high duty pump is one of Messrs. J. Evans & Son's 
horizontal treble-ram type, with rams 6 in. in diameter 
x 9 in. stroke, and, when running at 40 revolutions per 
minute, delivers 5,500 gallons per hour against a head of 
1,800 ft. The pump is mounted on an extended bedplate, 
which carries the motor and gear. 

The motor is of the enclosed Castle six-pole type, capable 
of developing 75 B. H.P. at 350 revolutions per minute at 
500 volts. The power is transmitted through two reduc- 
tions of gearing, the first being machine cut and the second 
double-helical. Starting and regulating switches and circuit 
breakers are fixed close to the pumps. 

The low-duty pump was also supplied by the above firm, 
and is of the same type, but fitted with rams 8 in. x 9 in. 
stroke, and at 44 revolutions per minute, it delivers 12,000 
gallons per hour against a head of 470 ft. This pump is 
driven by а 65-B.H.P. enclosed Castle six-pole motor, running 
at 350 revolutions per minute, at 500 volts, complete with 
gearing similar to the above. 
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Parsons 1,500-kw. TURBO-ALTERNATOR AT NEPTUNE BANK POWER STATION. 


in diameter x 7 in. face; the strap is of steel, fitted 
with blocks. The brake is applied or released by a slow 
motion screw fixed to the lever arm. "The hand wheel on 
the screw is fixed at the starting switch, thus enabling the 
man in charge to start or stop with promptitude. 

The hauling ropes are each 1,000 yards long, and travel 
at 3 miles per hour when 24 tubs are attached, an equal 
number of light tubs running back. To run each set light 
takes 22 per cent. of the normal full load. 

These sets have been running for some months, during 
which time they have been worked to their maximum capacity. 

The starting switches are of Messrs. J. H. Holmes & Co.'s 
own make, specially designed to give slow and steady 
starting. The starting switch has two slates. On the 
short upper slate is fixed a single-pole switch, mechanically 
closed on the first turn of the slow-motion screw, and after- 
wards magnetically held on. On stopping or failure of 
supply, this switch opens, and prevents any damage arising 
from careless handling by starting the motor with all resist- 
ance cut out. To close the switch, all the resistance must 
be run in, and the operation repeated. 

On the lower slate is fitted the bus bar and the resistance 

ection contacts, On the slow-motion screw a cross-head is 


LARGE TURBO-ALTERNATOR AT NEPTUNE 
BANK, WALLSEND. 


In our issues for July last year we gave a full description of 
the Neptune Bank power station of the 5 
Tyne Electric Supply Company, at Wallsend ; since then à 
1,500-Kw. turbo-alternator has been supplied by E 
C. A. Parsons & Co. The generator runs at 1,200 s 
- per minute, with a frequency of 40 cycles per second, 1 
pressure of 5,000 to 6,000 volta, and the seb 18 comp 
with its own surface condenser and electrically-driven 1 
which are placed below the turbine. The seb was ane x 
to in the paper recently read by Mr. W. B. W pu 
when it was stated that the test figures obana cid J 
the 1,000-Kw. set supplied by Messrs. Parsons to Sawer 
had been beaten by the set here illustrated. The deer | 
given as follows :—Speed, 1,200 revolutions per Е 
load, 1,449 KW.; steam pressure, 196 lbs. per роп 
guperheat, 76? F. ; vacuum, 97 in. The steam co 
per kilowatt-hour was found to be 18 lbs. 


— 


ELT AA 


Hd tri 
LO Ft тл; 
Erenet in v 
elt and гё 
Nile le 


by the le 
rams L. 
it deliver J 
f, Is 


ole mag, nx: 


Y eis 


JJJh0hBh ⁵ A AR DERE REA 
441 


Vol. 51. No. 1,294, Sepremper 12, 1902.) THE ELECTRICAL REVIEW. 


ELECTRIC DRIVING IN PAISLEY 


Тнк engineering and boiler-making works of Mess. A. F. 


Craig & Co., Limited, of Paisley, furnish a good illustration 


of the economies 
to be effected by 
motor driving. 
Until two years 
ago steam was 
supplied to the 
various engines 
from three sets of 
boilers, each re- 
quiring separate 
firemen in different 
parts of the works, 
and the number 
of separate steam 
engines, including 
four steam cranes, 
was seven. Now 
a central genera- 
ting station has 
been erected, in 
which are installed 
the whole of the 


boiler plant, the 
engines and electric generato:s, the immediate result being sub- 


stantial savings in firemen's wages, in boiler efficiency, in steam 
pipe condensation and leakage, and steam engine efficiency. 
The two engines were built in Messrs. Craig's own works, 
and consist 'of a triple-expansion set developing 200 H.P. at 
80 revs. per minute with 150 lbs. steam pressure, and a com- 


Fic 2.—ELECTRICALLY-DRIVEN LATHKE. 


side are nine distributing panels, each carrying an ammeter 
in addition to the switch and fuse. The panels are of uni- 
form design, and as extensions are required additional panels 
are added. The wiring throughout ison Messrs. Mavor and 
Coulson's “ С.С.” concentric system, with armoured cables 
and cast-iron distributing boxes. The motors in use have 
an aggregate 
power of about 
450 B.H.P. 

The overhead 
travelling cranes 
were, as usual, the 
first to be dealt 
with. Of these 
there are six, each 
with a lifting 
capacity of 20 
tons. Several of 
those in the 
foundry were for- 
merly steam 
cranes, and the 
remainder were 
rope-driven. Only 
slight alterations 
were in each case 
required foradapt- 
ing the crane for 
motor driving. In 
the foundry yard the steam derrick crane was also adapted 
for motor driving, and fig. 1 is an illustration of the 
arrangement. 

The machine shop and boiler shops are furnished with a 
number of high class special tools, and many of them are 
fitted with separate motors, Fig. 2 shows a powerful lathe 


Fig. 1 


pound set developing 150 L. H.P. at the same pressure.; The 
engines drive generators of 160 E. H.. and 140 E.H.P. 
respectively. The generators run in parallel, and give an 
E.M.F. f 210 volte. р 
The main switchboard has two centre panels, carrying 
dynamo switches and instruments, and arranged on either 


Fic. 3. 


built for themselves by Messrs, A. F. Craig & Co.? ‘Itiis 
designed for turning heavy shafting, and has the . otor 
mounted on the headstock. This lathe, when cutting with 
two tools simultaneously, each making a cut } in. deep with 
1 in. feed at the rate of 25 ft. per minute, absorbs 19 H.P., 
the materia! being mild steel, Under the gallery of the 
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machine shop, where heavy tools cannot be served by the 
overhead travelling cranes, a motor-driven walking jib crane 
is provided, which is illustrated in fig. 8. 

Many of the boilershop special tools are worthy of 
description, but, can only be mentioned here to indicate that 
they are all motor-driven. The works and yard are, 
of course lighted throughout by electricity. 


Fic. 4.—Dovanas & Grant EmaGtNE DBiviNG MAVvOR & COULSON 
DyNAMo. | 


Without. »onsidering the power required! for; lighting, it 
is found that under ordinary working conditions the normal 
demand for power from the electric generators amounts to 
about 120 E.H.P. The consumption of power, is, therefore, 
about 25 per cent. of the aggregate power of the. motors 
installed. The small proportion of power used relatively 
to the aggregate power of the motors affords ‘striking 
evidence of the value of electric driving as applied to such 
works. To ascertain exactly the saving effected by cen- 
tralising the power generators and distributing electrically 
is not possible, but Messrs. Craig are doing 10 per 
cent. more work than by the old methods, and that with 
15 per cent. less coal, so that the saving in coal realised by 
electric driving is in their case approximately 25 per cent. 

The electric equipment was installed by Messrs. Mavor 
and Coulson, Limited, of Glasgow. 

Fig. 4 shows a 200-E. H.P. Mavor & Coulson generator 
mounted on the crankshaft of a 
cross-compound horizontal engine 
by Messrs. Douglas & Grant, of 
Kirkcaldy. This set runs at 100 
revolutions per minute, and is 
provided with an independent 
evaporative condenser. It fur- 
nishes power for driving a number 
of motors in a Scottish factory. 


GAS-DRIVEN SET AT 
CORK EXHIBITION. 


AT the Cork International Exbi- 
bition, at the stand of Messrs. Porte 
and Co., of Cork, there is shown run- 
ning a Verity - Stockport direct- 
coupled generator and gas engine. 
The engine is of special construc- 
tion for direct coupling to the dynamo, 
and is capable of giving a maximum 
of 45 B H.P. with Manchester town gas 
at a speed of 220 revolutions per 
minute. It has a special heavy disc fiy- 
wheel of 6 ft. 6 in. diameter by 12 in. 
wide. The engine is fitted with Messrs. 
J. E. H. Andrew & Co.'s patent 
ignition arrangement to control the 
firing of the charge and to keep 
the same absolutely regular and 
constant; the patent ignition 
tubes are guaranteed to main- 
tain perfectly uniform and positive 
firing, and will  lasti&(with 
ordinary care) about six months. 


The governor is of the patent ball type for dynamo driving, being 
extremely sensitive and so constructed that the speed is regulated 
uoder all loads. Further, with these governors the speed can be 
immediately altered without stopping the engine. There isa 
patent arrangement of valves to prevent the engine from starting 
backwards and to facilitate cleaning, all being made positive 
lifting, very easily “ get-at-able,” and directly under the eye of the 
man in charge. The piston is specially built up, and can be easily 
taken to pieces for cleaning, having spring rings separated by loose 
intermediate or junk rings, the whole being held in position by 
junk covers, thus avoiding springing the rings over the piston block. 
The crankshaft has an extra long bearing on the driving side. 

The engine is coupled, as shown, to a 27-xw. Aston standard 
multipolar engine-type dynamo, complete with half-coupling and 
commutator end bearing. The machine is shunt-wound, and 
capable of generating 117 amperes at 230 volts at a speed of 
220 revs. per min. 

The magnet windings are mounted on metal spools, and are com- 
pletely protected by the overhanging yoke ring. As insulation 
material both on the armature and field magnets, mica and specially- 
prepared fibrous paper alone are used. 

The armature is of the slotted drum type, and the winding is com- 
posed of copper bars heavily protected by mica. 

The commutator is of massive construction, and is carried ona 
bush fitted directly to the armature without being keyed to the 
shaft in any way. The armature iteelf being keyed to the shaft, 
the arrangement thus provides for an easy replacement of the com- 
mutator without any interference with the shaft. 

The weight of the dynamo, including commutator bearing and 
half-coupling, is approximately 3% tons. 

A magneto-electric generator recently introduced by Messrs. 
J. E. H. Andrew & Co. for spark ignition, is made up of 
powerful horse-shoe permanent magnets, a stationary arma- 
ture, and a soft iron envelope, the last mentioned having 
an alternating motion, and working between the magnets 
and the armature. The machine is mounted upon a sub- 
stantial baseplate of brass, and bolted over the camshaft of the 
engine. Ав the camshaft revolves, a cam raises a lever, which, by 
means of a rod, breaks contact at the moment when the spark is 


` required. This contact breaker is constructed as follows:—A cast. 


iron plug is fitted tothe combustion chamber. In this plug there 
are two spindles, one fixed and insulated, and connected directly 
by an insulated wire to the magneto machine, and the other con- 
structed so as to revolve. The latter spindle has at both ends a 
crank, and a light spring on the outside holds it in such a position, 
that the crank on its inner end is always in contact with the 
fixed spindle until the break occurs. At the moment when the 
voltage in the alternating magneto is greatest, the cam suddenly 
releases the magneto lever, and the rod strikes the crank and breaks 
contact. Provision is made for altering the time of ignition when 
starting the engine. The power required for working the gene- 
rator is inappreciable, the machanism is simple, there is little to get 
out of order, no attention is needed, and a spark of equal intensity 
is obtained at all speeds. 

We understand that Messrs. Andrew have recently supplied one 
of their Stockport gas engines of 130-B.H.P., horizontal design, 
for dynamo driving at the Felixstowe central station. This engine 
will be coupled to the dynamo by a flexible coupling. There is also 
an engine driving a traction generator at the Herne Bay Pier. 
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ELECTRICITY IN A LARD REFINERY. 


Тнк accompanying figures illustrate the application of 
electric power to the refining of lard, at the works cf 
Mesars, N. Kilvert & Sons, Trafford Park, Manchester. 
There are in all 25 motors installed, of the Lancashire 
Dynamo and Motor Company's standard two and four-pole 
semi-enclosed types, ranging from 2 н.р, to 25 н.р. They 
are supplied with power at 500 volts, and drive, by means 
of belt and spur gearing, the various line shafts, machines 
for washing, rolling and pumping lard, deep-well pumps, 
and packing-case-making machinery. 

Fig. 1 shows one of these motors driving a conveyor ; 
another motor, fitted with back gear, is shown in fig. 2, 
driving line shafting in the pump house; while fig. 3 
shows motors driving the ammonia compressors for the 
refrigerating apparatus. 

The motors have circular steel yokes, cast solid with the 
poles, and split on the horizontal diameter to give access to 
the armature. The field coils are former-wound, and are 
insulated with pressspahn and tape, each coil being provided 
with its own terminals. They are so supported on the poles 
with brass clamps 
that the air can 
circulate freely 
both inside and out- 
side the coils, to 
ensure cool running. 

The armatures 
are of the slotted 
drum type, with 
ventilating spaces, 
and the cores are 
built up on cast- 
iron sleeves extend- 
ing from bearing 
to bearing, thus 
stiffening the shaft 
and providing a 

support for the 
commutator. The 
coils are former- 
wound, and are 
fixed in place in 
the slots with wood 
strips driven into 
recesses at the top 
of the slots, and 
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Fia. 2.—Morors Dratvina Lm SHAFTING. 


Fic. 3.—MoTons DRIVING 


Fic. l.—Moron Driving Conveyor. 


bands of steel bind- 
ing wire. 

Thecommutators 
are built up under 
hydraulic pressure, 
special means being 
adopted to retain 
the bars in position, 
The brush-holders 
are made of light 
stampings, in which 
the carbon brushes 
are carried, pres- 
sure being pro- 
vided by flat 
springs, and the 
brush-holder spin- 
dles are carried by 
a special casting 
which supports 
them at both ends. 
A special feature of 
the brush-holder is 
the absence of 
screws. The brar- 
ings are self-adjust- 
ing and self-oiling, and are carried by circular plates 
bolted to the yoke, which can be turned round 90° at a 
time to enable the motor to be bolted against a wall or 
ceiling. 

The motors are designed to withstand 20 per cent. over- 
load for two hours, and 50 per cent. for half an hour, with 
a temperature rise not exceeding 70° F. after six hours’ run 
at normal full load. 


AMMONIA COMPRESSORS. 


Sault Ste. Marie Water-Power Canal.—According to 
the Mechanical Engineer the large water-power canal of the 
Lake Superior Power Company, at Sault Ste. Marie, Micb., 
is completed. The expenditure on the work amounta to 
about one million sterling. The canal is 2} miles long, and 
has an average width of 224 ft., and a depth of 22 ft. The 
power house, which measures 1,368 ft. long, 100 ft. wide, 
and 125 ft. high, contains 320 turbines of the McCormick 
type in 80 groups of four each. Each group is to operate a 
Westinghouse generator, and it is expected that a total of 
40,000 н.р. will be developed. The power will be used 
by various manufacturing plants now being built or pro- 
jected, and also to light the city streets and to operate its 
street cars. ЗЕ я 
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ELECTRIC DRIVING AT A BEDFORD 
ENGINEERING WORKS. 


Tug works of Messrs. J. & F. Howard, agricultural imple- 
ment makers, of Bedford, were recently fitted up with an 
electrically-driven installation by Messrs. W. H. Allen, Son 


FId. 1. 


and Co., Ltd., of Queen's Engineering Works in the same 
town. Independent scattered steam engines and gas lighting 
gave way to electric motors and electric arc lighting. 

i Two Lancashire boilers, 30 ft. x 7 ft. 6 in., a Weir feed 
pump, and a Green economiser, form part of the gene- 
rating station equipment, steam being supplied at 160 lbs. 
pressure to an Allen enclosed high speed two-crank com- 
pound forced lubrication engine (12 in. and 21 in. cylinders 
x 9 in. stroke, 250 revolutions per minute) coupled to an 
Allen six-pole dynamo, giving 115 kw. The dynamo is 
capable of giving 635 amperes at 230 volts with 145 lbs. steam 
pressure at the stop valve. "The armature has a slotted core, 
and is * barrel" wound, and there are six sets of seven 
carbon brushes. А 24 ton fly-wheel (4 ft. 6 in. diameter) 
is keyed directly on to the main shaft between the engine 
and dynamo, and ensures steady running under the rapidly 
varying loads. The combined efficiency of the set is 85˙2 
per cent. at full load. The condensing plant is of Messrs. 
Allen's jet type with vertical spray, and draws ita injection 
water direct from the river. Fig. 3 gives a general view of 
the generating station, with the condensing plant in the 
foreground. The switchboard here consists of three 
enamelled slate panels. The generator panel is the centre 
one, The power panel is on the right, and is fitted with 
five single-pole quick-break knife switches with double- 


pole fuses controlling distributing fuseboards on the follow- 
Ing circuits :— 


Foundry, 32 maximum E. H. p. 

. Boiler shop, 55 maximum E H. p. 

. Grindery, 34 maximum RE. H. p. 

. Smith’s shop, 44 maximum EH P. 
. Crane, 13:5 maximum R. R. p. 


Thelighting panel has eight similar switches and fuses for 
feeding the distributing boards in the engine and boiler 
house, the boiler and wagon shops, smiths' and packing 
shops, machine shop, fitting and carpenters’ shops, foundry, 
offices and yard. 

The main cables, of 600 megohm quality insulation, are 
run on brown bobbin insulators fixed to the wall by battens 
inside the buildings. Outside, the cables are of bare copper, 
and are run all in one horizontal plane, to avoid all 
possibility of a short-circuit in the event of one breaking. 
They are supported on poles, with spans of about 80 ft., and 
also on brackets where they pass round buildings, Where 
they traverse walls they are protected by porcelain. leading-in 
pipes, filled with bitumen. 


Qe CoN н 


There are 13 motors of various sizes situated in different 
parts of the works, as follows : three of 3 B.H.P., three of 
8 B. H. P., three of 10 B.H.P., and two of 15 B. H. P., all shunt- 
wound; also one of 20 B.H.P., compound-wound, and one of 
25 B. H. P., shunt-wound. 

The distributing fuseboards, from which the motors are 
fed, are conveniently situated in their respective shope, 
They consist of enamelled slate slabs in polished teak cases, 
with double-pole switch fuses mounted on divided bases. 

In the foundry there are four motors; one of 3 B. H. p. 
drives the pug mill, the starting switch being placed ina 
convenient position, Another motor of the same size 
operates a group of machines used in the making and repair 
of cast-iron moulds, &c. The blower, supplying blast for 
the battery of cupolas, is driven by a 10-B.H.P. motor, and 
maintains, at 1,250 revolutions, an air pressure of 7 to 8 in. 
of water, when three cupolas are in use at the same time, 
Another 10-в.н.р. motor drives a group of six emery wheels 
for fettling, and also a pair of rumblers having a combined 
capacity of 10 tons. In the grindery а 25-5.H.P. motor drives 
a group of 10 grindstones of various sizes, from 6 ft. 
in diameter downwards, also emery wheels and glaziers, 
There is also a 3-в.н.р. motor operating machines for fitting 
chilled cast-steel to templet. { 

In the boiler shop a 20-в.н.р. motor drives two sets of 
three-throw single-acting pumps, 2 in. diameter by 6 in. 
stroke, running at 40 revolutions per minute, for supplying 
hydraulic pressure at 1,400 lbs. per sq. in. to an accumulator 
for actuating heavy presses and rivetters. This motor (see 
fig. 2) is controlled by an automatic self-starting switch, by 
means of which, as soon as the accumulator falls two-thirds 
of its stroke, the motor starts and pumps the accumulator 
full, when the current is automatically switched off. The 
field magnet is compound-wound, as considerable starting 
torque is required to overcome the high static resistance of 
the pumps. Fig. 5 is the current curve of this motor, from 
which it will be seen that it starts and stops 16 times an 
hour on the average ; it also indicates that the pumps are 
running 59 per cent. of the time, and are idle 41 per cent., 
whereby a considerable saving in power is effected over the 
usual relief-valve method of control An 8-B.H.P. motor 
drives a group of cold-metal circular saws, drills, punching 
and shearing machines. 


Fia. 2. 


; i 825 
Fig. 1 shows another 8-B.H.P. motor, running * 
revolutions per minute, geared down in the ratio Vien 
by spur wheels, and driving a set of horizontal plate TO» 
running at 24 revolutions per minute, operated рс 
crossed belts for reversing. Two of the rolls are oft in 
spur gearing, the third is free, and the machine € 
a plate 8 ft. wide. The curves in fig. 4 were 
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these rolls, the plate being 7 ft. 6 in. wide x J in. thick, 
bent to a complete cylindrical boiler shell 3 ft. 6 in. diameter 
with lap joint for rivetting. The time taken was 45 
minutes. 

Thecombined punching and shearing machine, capable of 
punching j in. x # 
in. angle steel, of 
shearing 4 in. steel 
plate, and also 4 in. 
x 4 in. x jg in. 
angle steel is driven 
by a 10-B.H.P. 
motor. Inaddition 
this motor drives a 
No. 2 Roots blower 
for supplying air 
blast to the forges 
at а pressure equal 
to 1 in. of mercury. 

In the smiths’ 
shop there are two 
15 - B. H.P. motors 
driving groups 
of drop - forging 
stamps, eccentric 
hammers and forg- 
ing presses, and 
alsoa 24-in. circular 
saw running at 
1,700 revolutions, 
for cutting hot metal up to 4 in. x 4 in. square, 
A third motor of 8 B. H. P. drives a Ryder" hammer 
and two other sets of stamps. А 5-ton loading jib 
crane is operated by a motor of 12 B. H.P., superseding 
manual labour; by its means not only is the work done in 
half the time, but three labourers have been dispensed with. 

The lighting throughout the different departments of the 
works is carried out on the distributing board system, and 

consists of 74 10-ampere arc and 350 16-c.P. incandescent 
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the morning, with only part of the lamps alight, and none 
were burning in the evening. From 6 to 8 a.m. the plant 
load factor was 47:5 per cent., and it would have been higher 
but for the fact that during these hours four motors, 


aggregating 33 B.H.P., were not running. From 8.45 a.m. 
to 5.83 p.m. the 


plant load factor 
was 55°6 per cent., 
and all the motors 
were running, 
though some only 
intermittently. The 
diagram shows that 
a certain irregular 
fluctuation is super- 
posed on the curve 
at uniform intervals, 
this being due to 
regularly recurring 
starting and stop- 
ping of the hydraulic 
pumps. The maxi- 
mum load is on a 
winter’s evening, 
when all the 
lights are required, 
the current often 
rising to 750 
amperes (20 рег 
cent. overload). 

In concluding this article, we may mention what is, 
perhaps, the most important point of all, and that is the 
economy which has been effected by the change over to 
electrical driving. The coal saving amounts to over 400 
tons per annum, and so satisfied are Messrs. Howard with 
this and other results of the installation, that the number 
of motors is to be increased. For meeting the extra demand 
for power therefor, & second generating set of 165 Kw. is 
being put down by Messrs, W. H. Allen, Son & Co. 
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lamps. "The arcs are of the open type, and run four in series, 
burning for 16 hours without recarboning. 

In fig. 6 we show a part of the current curve taken off 
the main switchboard on March 19th last. The plant load 
factor averages 52:9 per cent., which is high when it is 
remembered that the same generating set supplies current for 
both power and lighting, so that the dynamo is much under- 
loaded during the daytime. The maximum load for lighting 
only is 60 Kw. At the period of the year when this curve 
was taken, the lighting was required for only 35 minutes in 


Durban.—The T.C. recently resolved to place a portion 
of an order for ten electric tramcars in America. A motion in 
favour of giving British firms an opportunity to tender was rejected 
on the ground that the cars were urgently needed. 


Freetown (Sierra Leone).—It is reported that an 
electric light installation and an electric tramway are about to be 


introduced into the town. 
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CAMPBELL GAS ENGINES. 


THE adjoining illustration, fig. 1, shows a single cylinder 
horizontal gas engine (170 B. H. P.) for use with producer gas, 
having a heat value of 130 to 150 B. Th. U. per cub. ft. It is 
of the “Otto” cycle, has a cylinder 21 in. in diameter x 30 in. 
stroke, and runs at a speed of 160 r.p.m. The engine is of 
massive construction, so as to make it suitable for heavy and 
continuous working; it is, in fact, now at work driving the 
machinery at the electric tramways power station at San 
Sebastian, Spain. The piston of the engine is water cooled, 
as is also the exhaust valve. The water used for cooling the 
latter, after doing its duty, is passed into the exhaust pipe, 
the result being that it condenses the greater portion of the 
exhaust gases, and gives a noiseless exhaust. The com- 
pression pressure is 125 Ibs. per square inch, and the maxi- 
mum pressure is 420 lbs. per inch. The fly-wheel weighs 
12 tons, and is in two halves, this weight being fixed so that 
it allows the governor free play, and does not prevent it 
acting quickly, which it would not do if the fly-wheel 
weight were increased. 

The governor is of the hit-or-miss type; the speed 
variation per cycle does not exceed } per cent. and 
between cut-outs of the governor } per cent. The maximum 
variation between no load and full load does not exceed 
1 per cent. 

The engine was made by the Campbell Gas Engine Com- 
pany, Limited, of Halifax, who are now making two 
engines of the same size, which are designed and guaranteed 
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Fig. 1.—170-B.H.P. CAMPBELL Qas ENGINE FOR SAN SEBASTIAN TRACTION STATION. 


tojrun in parallel. Magnetic brakes are being used on the 
fly-wheels to accomplish this object, and the makers are con- 
fident of their success. 

The starting and working of the engine is arranged so that 
one man can accomplish this easily. A barring gear is fitted 
to the fly-wheel, by means of which the attendant can place 
the crank in position for starting. The latter is effected by 
compressed air, supplied by a small independent gas engine 
combined with an air compressor, which stores air in a 
receiver to 150 lbs. per sq. in. These accessories are shown 
in fig. 2. 


Electric Haulage on Canals.—A company has just 
been formed at Newark, N.J., U.S.A., with a capital of £20,000, to 
be known asthe International Towing and Power Company, to 
operate electrically-propelled vessels on canals throughout the 
United States. It is proposed to use third rails and trolley wires 
strung by the side of the waterways navigated. 


Canadian Power Scheme.—A new industrial centre 
of importance is being erected at Shawinigan Falls, where 
water-power equal to 36,000 н.р. is in course of development. 
Turbines and dynamos, equivalent to 18,000 H.P., have already been 
installed, and two of these were set in operation on October 19th 
last. The fall of water available at this place is 125 ft., and the cost 
of development has not been excessive. The power is to be 
used in various industries—an aluminium extraction works and 
a wood-pulp factory have already been erected. The former 
is owned by the Pittsburg Reduction Company, of Niagara Falls, 
and the Hall electrolytic process, which has proved so successful at 
Niagara, is to be used at the new works for extracting aluminium 
from Canadian corundum. The aluminium works, when completed, 
will utilise 6,000 H. ., and it is hoped that they will be in full 
operation during the present year. The establishment of a calcium 
carbide works, and of other electro-metallurgical industries, is 


d to follow the completion of the power station at the 
» for the costs of land, labour and power compare favour- 
гни those existing at other industrial centres across the 
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THE KALGOORLIE ELECTRIC POWER AND LIGHTING SYSTEM. 


The First Large Power Distribution Scheme in Australia. 


THERE is used by the mines on the Kalgoorlie goldfields, 
within a radius of three miles of the town of Kalgoorlie, over 
15,000 Н.Р. for various purposes, hoisting, pumping, milling, 
&c. This power is produced at the present time under the 
most adverse conditions. Some few of the larger mines 
have excellent and reasonably economioal power plants, but 
to the smaller mines the cost of power is exorbitant. With 
a knowledge of these conditions, and with the example before 
them of the success of similar power distributing corporations 
in America, the Kalgoorlie Power and Lighting Corporation 
was organised in 1898, to generate and distribute electric 
power from a central station for all of these mines. 


is remembered that ordinary sea water contains but 3 4 per 
cent. of solid matter, the severity of the conditions in Kal- 
goorlie will be recognised. 

At present the only available fuel is wood, which varies 
greatly in efficiency and is always expensive. 

After various preliminary investigations had been made 
by the Power Company, the whole question of design and 
construction of a suitable plant was referred to Messrs. 
J.G. White & Co., and they made a thorough study of all 
the conditions, with many experiments, to determine the 
surest and most economical method of securing a satisfactory 
water supply. It was suggested that the plaut be moved 
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Vmwlor GENERATING PLANT IN ENGINE Room. 


The difficulties encountered in the design of the power 
plant were very serious, chiefly owing to the absence of any 
suitable water supply. The average annual rainfall at 
Kalgoorlie is about J in., and practically the only water 
supply at the present time is the water pumped out of the 
sands and from the mines, This is limited in quantity, and 
Very expensive, and its quality is so bad that it scarcely 
deserves the name of water at all A sample of the feed 
ira likely to be furnished to this plant analysed as 
ollows :— 


Calcium sulphate ... 394 per cent. 
Magnesium sulphate 947 „ 
ium chloride ... 21041 „ 
Magnesium chloride TY 1800 „. 
Silica and oxide of iron ... 005 „, 
Total mineral matters present 24187 „ 


The best water which could be secured at any time of the 
Jear contained abont 5 per cent. of solid matter. When it 


away from Kalgoorlie to places at distances varying from 25 
to 350 miles, where water and fuel were cheaper and more 
satisfactory, and that the power be transmitted at high 
voltage to a centrally located sub-station for distribution. 
The question of purification of the water by various methods, 
including precipitation of a portion of the solids by chemical 
means, and evaporation methods, as well as the generation of 
power by other means than steam engines, were studied. 
These investigations occupied considerable time, and it was 
January, 1900, before the engineers presented to the com- 
pany a complete design of plant which they were prepared 
to construct, and tbe operating results of which they could 
guarantee. This plan was accepted by the company, and a 
contract was entered into for the supply and erection of 
the plant, which was to be in operation by July 30ch of this 
year. On July 23rd the whole of the completed plant was 
put in operation, and began a regular supply of power 
to the customers of the company. 

The installation is properly divided into two sections :— 
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(1) The water supplying plant ; and (2) the generating and 
electrical plant. 

The investigations of Messrs. J. G. White & Co. showed 
that the most satisfactory means of obtaining fresh feed 
water was by means of evaporation in shell boilers, which 
could be operated in relays, permitting daily cleaning to 


for mining work, particularly for work underground, owing 
to their greater simplicity and lack of moving contacte, 
The generating pressure was made 550 volts, as the greater 
part of the demand for power would be within & radius of 
one mile from the plaut, and this permitted direct trans- 
mission and the use of standard motors, The frequency 
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KALGOORLIE: GENERAL VIEW OF THE CoMPANY'S PROPERTY. 


remove the scale, which would be deposited to a thickness of 
several inches in that time. With the worst feed water 
likely to be supplied, over 8 tons of solid matter per day 
will have to be extracted in the evaporating plant, when 
running condensing, under ordinary conditione. 

The steam and condensing plant was so designed as to 
limit the amount of make-up water required to the lowest 
possible quantity, and to secure this result the design of 
the condensing plant was a most important feature. Even 


was fixed at 40 cycles, there being a large number of 
standard motors at this frequency made by practically all 
mavufacturers, while this was the lowest at which arc lamps 
could be operated with any degree of satisfaction, and the 
highest which would permit the operation of rotary con- 
verters to supply direct current for tramway or electrolytic 
work, which might be necessary in the future. 

The general view of the company’s property and the plan 
of the works shown herewith give a good idea of the 


KALGOORLIE: PLAN OF ENGINE AND BOILER HOUSES AND OF CONDENSING PLANT. SOALE (5. 


if the supply of water had been unlimited, the practical diffi- 
culties in the way of cleaning tubes, &c., made it evident 
that any ordinary type of condensing plant using water for 
a condensing medium, with cooling towers or other methods 
of keeping down the temperature of the circulating water, 
could only be adopted as a last resort, 8o aerial condensers 
were decided upon. 

Steam is generated in water-tube boilers at a pressure of 
160 Ibs. The engines аге of the vertical cross-compound 
low-speed type, with guaranteed efficiency of 14 Ibs. of 
water per I.H.P.-hour, and they are direct connected to 
alternating current generators delivering power at a pres- 
sure of 550 volts. The use of alternating current generators 
was decided upon on account of their greater flexibility, and 
the possibility of economical transmission to longer dis- 
tances for outlying mines, by stepping up the pressure. 
Alternating current motors were also considered preferable 


general design decided upon, although the photograph was 
taken prior to the completion of the plant. 
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The evaporating plant consists of 10 shell Boilers, each 


Qror* Sec hewn fr 


ge nue! і 
pra i 
hich are 31 
‘ton, and 2 
{тшт 
gr eec 


adde 
ida d 3 


n? 


Vol. 


51. No. 1, 294, SEPTEMBER 12, 1902.] THE ELECTRICAL REVIEW. 449 


5 ft. in diameter, and 20 ft. long, erected in a detached 
wooden building. The steam from these is conveyed to a 
system of cooling drums, consisting of 40 corrugated iron 
drums, each 6 ft. 3 in. in diameter x 24 ft. long, and 
having a flue 3 ft. 3 in. in diameter up the centre of each. 
The ends of these drums are constructed of galvanised iron, 
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SEOTIONAL ELEVATION OF AIR- CONDENSER. 


and the shells and flues of corrugated iron, all joints being 
riveted and soldered. The drums are set vertically in a 
framework, the cooling being effected by the natural draught 
of air. 

The water supply plant includes four tanks for salt water, 
each 40 ft. in diameter and 14 ft. deep, made of sheet steel 
plates, and also six fresh-water storage tanks, 16 ft. in 
diameter x 8 ft. deep, similarly constructed. The salt water 
is obtained from a mine on the property of the company, an 
electric mine pump supplying the water to the salt- 


water tanks, from which it is pumped to the evaporating 


boilers; after the steam is con- 
densed in the coolers, it flows 
by gravity into the fresh-water 
tanks, from which the hot well is v 
supplied, wr 

The main power station includes 
two buildings, each of steel frame, 
with corrugated iron covering, this 
being the usual form of con- 
struction in Western Australia. 
The engine house is 159 ft. x 40 ft. 
x 40 ft. high; and the boiler house 
132 ft. х 40 ft. x 20 ft. high. 
There is also, adjoining the boiler 
house, a separate pump house, and 
а detached wooden building to 
protect the aerial condensing plant. 

The engine room is spanned by 
а 20-ton travelling crane, built by 
Messrs Higginbottom & Mannock, 
of Manchester, 

The boiler room contains eight 
Babeock & Wilcox  water-tube 
boilers, each having 2,823 sq. ft. of heating surface, and 
91 sq. ft. of grate surface arranged for burning wood. These 
boilers are set in four batteries, each battery with an inde- 
pendent steel stack. The construction of the boilers is of 
the standard type of their manufacturers. 

In the pump house there are two boiler feed pumps, of 
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plunger type, manufactured by Messrs. Tangyes, Limited, 
each capable of delivering 5,000 gallons of water per hour 
against a working pressure of 160 Ibs. per sq. in. One pump 
is steam-driven, and the other electrically-driven by a 15-H.r. 
induction motor. Under ordinary working conditions the 
feed is supplied through the motor-driven pump, the other 
being used only for emergencies. 

A horizontal feed water heater, by Messrs. 
Holden and Brooke, of 3,000 nominal H. p. 
capacity, is located in the main exhaust 
line from the engines, 

The main engines are three in number, 


ДА: of 800 rated H. P. each at normal load, and 


are capable of giving 1,200 н.р, for short 
periods without materially affecting the 
economy. These engines are of the vertical 
cross-compound type, and were built by 
Messrs. D. Stewart & Co., of Glasgow. 
The cylinders are 22 in. and 44 in. diameter 
* 42 in. stroke. The generator and fiy- 
"| wheel are located between the high and 
lo pressure sections of the engine. Each 
cylinder is fitted with Reynolds - Corliss 
valve gear, and a governor of the Porter 
type. The engines are normally operated 
at 100 revolutions per minute, and are 
supplied with an automatic stop valve to 
shut off steam if the speed should increase 
above 105 revolutions per minute; they 
are guaranteed to govern within 2 per cent. 
from no load to full load, with not more 
than 4 per cent. momentary variation, with 
any change of load. The variation of 
angular velocity throughout one revolution 
is not to exceed 3 per cent. of the mean 
velocity. 

The electrical apparatus is all of the 
manufacture of the General Electric Com- 
pany, of America. The main generators, 
direct coupled to the engines, are of their 
rotating field three-phase 40-cycle type, having a capacity of 
500 kw. each. In view of the very hot climate at Kalgoorlie, 
the temperature guarantees of these machines are severe. 
They do not heat more than 20° C. above the air after 24 
hours' run at rated non-inductive load, and not more than 
30? C. after 24 hours’ run at full load, with 80 per cent. 
power factor. The machines have an overload capacity of 
50 per cent., and a regulation of 6 per cent. within the rated 
load. 

The exciting current is supplied by two direct-current 
generators, of a capacity of 30 Kw. each, direct connected to 
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VIEW OF ONE SECTION OF THE AIR CONDENSER. 


marine type vertical engines, and by a motor-driven exciter 
set, consisting of a 45-H.p. direct-current generator, driven 
by a 50-H.P. induction motor. This motor-driven set is of 
sufficient capacity to excite the fields of all the generators 


under normal operating conditions. 
The main station switchboard is of the General Electric 
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Standard panel construction, built of blue Vermont marble 
with angle-iron frame and oil switches. The switchboard is 
supplied with integrating wattmeters registering the total 
output. Lightning arresters of the General Electric type 


are mounted upon the wall of the station at the back of the 
switchboard. 


The condensing plant is the most interesting part of this 
station. It consists of three aero-condensers, built by 
Frederic Fouche, of Paris, each unit being capable of con- 
densing 16,000 lbs. of steam per hour, with the temperature 
of the incoming air at 85° F., and giving a vacuum of 14 in. 
The vacuum varies with the temperature of the air used 
for cooling, the guarantee being practically that a variation 
of 4° in temperature of the incoming air will alter the vacuum 
by 1 in. between the temperature limits of 70° and 95° F. 
The figures on p. 449 show the construction of the condensers. 

The air supply is furnished by 27 fans, each 7 ft. in 
diameter, and capable of delivering a total of 2,250,000 
cubic ft. of air per hour. These fans are driven by nine 
induction motors of 15 H.P. capacity each. 

The condenser itself consists of a series of chambers 
composed of thin corrugated metal plates, giving the maxi- 
mum possible cooling surface with the minimum number of 
joints and connections. The three horizontal double-acting 
air pumps are driven by 7}-н.р. induction motors. 

The tests of this condenser made at the maker's works 
indicate that it will easily accomplish all the results 
guaranteed. It will be noted that the vacuum guaranteed is 
not high, but this it is impossible to improve in a hot 


ELECTRIC POWER, LIGHT AND ELECTRIC 
WELDING INSTALLATION 
AT THE NEW PIMLICO WHEEL WORKS. 


Upon the acquisition of the site of the old Pimlico Wheel Works 
by the London, Brighton and South Coast Railway for the widening 
of Victoria Station, Messrs. Smith, Parfrey & Co., Limited, secured 
a convenient position on the riverside at Hammersmith, where 
they have erected a thoroughly up-to-date factory for the produc- 
tion of omnibus, carriage, wagon and motor-car wheels of all kinds. 
Acting on the advice of Mr. Reginald J. Wallis-Jones, M. I. E. E., 

Assoc.M.Inst.C.E.,  con- 
sulting engineer (of 
Messrs. Wallis-Joues and 
Dent, 36, Great George 
Street, S.W.), the com- 
pany has adopted a 
large electrical installa- 
tion which contains 
several interesting 
features. 

The whole of the new 
works were designed by 
and arranged under the 
direction of Mr. Reginald 
Bearcroft (managing 
director of Messrs. Smith, 
Parfrey & Co., Limited). 

The dynamos are 
driven by gas engines 
supplied with gas from 
special producers. Cur- 
rent is taken from the 
dynamos to about 20 
electric motors, varying 
in size from 5 H.P. to 20 
н.р. for the purpose of 
driving the whole of the 
machine tools throughout 
the factory. A large in- 
stallation of electric weld- 
ing plant is a noticeable 
feature of the scheme. The 
works are, of course, elec- 
trically lit throughout. 

The gas-producing plant, supplied by Messrs, Paisley and 
Welch, of Bell Lane Ironworks, Wandsworth, consists of three 
complete sets of generators, coolers and scrubbers, each set being 
capable of making sufficient gas for 200 BH.p. There is also 
a spare generator, which can be used with any set of coolers, 
capable of giving 200 B. H. P. The steam is supplied by a 14H. p. ver- 
tical boiler. This is considerably larger than is raquired for gas making, 
as steam is used for other pur in the works. The generators 
are fitted with Messrs. Paisley & Welch's special superbeating 
tabes, and with fire grates suitable for burning апу size of anthracite 
from “ cobbles” to “ peas.” The coolers are specially designed, во 
as to be practically self-cleaning, the bottom of the pipes being 


Fig. l.—IwNTERIOR OF GENERATOR HOUSE. 


climate with this type of condenser without an expenditure 
which would not be justifiable. The plan reproduced on 
p. 448 shows that the condensers, even of this capacity, occupy 
nearly as much space as the boiler and engine louse 
together. A reasonable vacuum will, however, be given, 
and all of the exhaust steam will be condensed to be used 
again in the boilers. 

After the plant had been designed and the work was 
well forward, the Kalgoorlie Tramways Company was 
organised, and a contract, made for a term of years to supply 
it with power, this being the first important customer 
secured by the Power Company. The 500-volt direct cur- 
rent power for the tramways is supplied through two 
250-Kw. 40-cycle rotary converters of the General Electric 
Company's make, located, together with the standard tram- 
way switchboard, in the Power Company’s plant. 

Additional contracts have now been made for several 
hundred horse-power, all of which is supplied through 
induction motors, the property of the customers, but gene- 
rally purchased of the Power Company. Extensive over- 
head distribution lines have been constructed, enabling the 
company now to promptly supply power to any customer 
wishing it; and to facilitate the making of contracts, the 
company keeps in hand a considerable supply of motors of 
Standard sizes, as well as lighting material. 

Messrs. J. G. White & Co., Limited, the contractors, are 
now operating the plant for their test and maintenance 
period, and in a few weeks it will be turned over complete 
for the company to work. 
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open, and protected with water seals. Cleaning doors are also 
provided wherever necessary. The scrubbers discharge into a cast- 
iron main leading into the gas-holder, which is 20 ft. in diameter, 
and is fixed in a wrought-iron tank. The engines are supplied from 
the holder by an 18-in. diameter main, with a branch to each engine. 
An automatic blow-off valve, controlled by the rise and fall of the 
gas-holder, is fixed in the generator house. This valve discharges 
the waste gas under a ventilating hood in the roof, where it is ignited 
by a pilot flame from one of the scrubbers, thus preventing any 
smell Fig. 1 shows the interior of the generator house, and fig. 2 
is a general view of coolers, scrubbers, and part of gas-holder. Each 
engine is fitted with one of Paisley & Welch's patent silencers 
which most effectively stops all the objectionable noise and smell 
from the exhausts. One of these is shown in fig. 2, to the left of 
the  gas-holder. The 
general arrangement of 
the plant is shown in 
fig. 3. 
The motive power is 
supplied by three 
Premier gas engines, 
made by the Premier 
Gas Engine Company, 
of Sandiacre, near 
Nottingham. Each of 
these engines is capable 
of giving 250 LHP. ав 
a normal working load 
with producer gas, or 
about 290 LH.P. maxi- 
mum when running at 
150 r.p.m. They are 
single-cylinder engines 
of the above firm's 
patented positive scaven- 
ger type, and have water 
cooled pistons and ex- 
haust valves, innovations 
introduced and perfected 
by the makers many 
years ago. The ignition 
is in duplicate, one hot 
tube and one electric 
ignition being provided, 
and these can be used 
independently or to- 
gether. The electric 
ignition is of the make- 
and-break type; the hot tube in the tube ignition is of porcelain. 
The arrangement for scavenging in these engines consists 10 
having a differential piston, the front end being about 12 times the 
area of the back end; the annular space thus formed answers a8 
an air pump, by which a charge of cool air is pumped through the 
combustion chamber after each explosion, thus clearing out the hot 
products of combustion, and leaving a comparatively cool charge of 
air to mix with the incoming charge. The completeness of the 
scavenging is assured by a proper distribution of the valves, and 


by passing a considerable excess of air through the combustion 
chamber. ; 


The admission valve which admits both the scavenging 
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EON air and the explosive charge is placed above the com- crankshaft by means of bevel wheels, and in this case controls the 
D м. bustion chamber, and the exhaust is placed below, and thus po by the hit-and-miss system, though in some installations 
G xd 8 the scavenging air must sweep right through the com- ese engines are governed on the throttling system. The engines 
Не «п bustion chamber, the greater portion going out through the are very rigid and substantial, and have large bearings throughout. 
| ite vy exhaust valve. The The three direct 
TETEN, te y result is, that not only current generators are 
л bs is cool air left in of Messrs. Siemens 
| з thie combustion Bros.' multipolar type 
chamber instead of with drum armatures, 
the wort ng hot products of com- two having an out- 
бшш py bustion, but that, put of 150 Kw. 
„„ owing to the large each, and one of 
Jad t: volume of air passed 75 Kw. at 230 volte. 
"al. (те through the valves Tbe field magnets are 
TO die s. and combustion mounted on a steel 
Ший chamber, the surfaces ring, made in halves 
ас to the heat and strongly bolted 
veneral Poser: of the explosion are together. Tbe magnets 
standard tne. cooled down, and are shunt wound, and 
int. premature — ignitions the regulation of 
О E are prevented by this E.M.F. is effected by 
иа cooling, as well as by means of adjustable 
M шл the interposition of а resistances of the Fer- 
ers, bot este large volume of air ranti type in the shunt 
Ше. between the hot рго- circuit. The armature 
| EN ducts of combustion winding consists of 
Фу b. апа the entering copper bars individu- 
407 ССИ charge. Consequently ally insulated and 
contracts d Premier scavenger securely fixed in slots 
of mud engines will run con- formed in the arma- 
н tinuously for long ture core, which is 
periods at fall load built up of best char- 
гил, 19 without over-heating coal iron discs firmly 
Шыг: or distress, and will keyed to the shaft. 
REN give as much power at The dynamos are 
ASIE the finish as when Fia. 2. designed for rope 
starting cold. driving, and special 
Some mechanical features of this design of scavenger engine may heavy pulleys have been fitted to assist in overcoming the 
— be noted, viz., the long piston with a bearing at each end preventing cyclic variation in speed of the gas engines. A small motor- 
it rocking in the cylinder; and the large front end forming a guide of generator or booster, supplied by Messrs. Т. Parker, Ltd, is 
E ample surface, working in a cool, well-oiled cylinder, and taking placed in the engine room, and provides the necessary additional 
ота the lateral thrust of the connecting rod. The gudgeon pin is pressure for charging the battery. 
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p? Ета. 3.— PLAN AND ELEVATION OF Gas PRODUCEB PLANT. 
С 
s " centred in the large end, and thus much larger bearings than usual The accumulators, which were supplied by the Tudor Accu- 
d ude and are used. The fly-wheels are grooved for 13 mulator Co., Ltd., are of their HA type. The battery contains 
201 u meter ropes, and these drive the dynamos and countershaft. 120 cells, and is capable of discharging at the rate of 30 amperes 
© governor is of the high-speed centrifugal type, driven from the for three'hours, or 70'amperes for one hour. There are five p 
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to each cell, which are contained in glass boxes supported on 2-tier 
wooden stands. The battery is connected in parallel with the 
dynamos at all times, to overcome the variation in voltage due to 
any irregularity in the speed of the engines. The cells are also used 
for office lighting, when tbe plant is shut down. 

The main switch- 
board, made by 
Messrs. Lewis, Bay- 
liss & Co, is 22 ft. 
long x 7 ft. 9 in. 
high. It consists of 
white marble slabs 
fixed in a wrought- 
iron frame, securely 
bolted to the wall 
and floor of the engine 
room. The slabs are 
insulated from the 
frame by porcelain 
bushes and washers, "ww ИТ 
and the joints are пий И 
bidden by polished In [ 
teak moulding, which "TOP А 
gives the board a very 
neat appearance. The 
switchboard (fig. 5) is 
divided into three 
parts; in the centre 
are the three dynamo 
panels, the power cir- 
cuit panels being 
placed on the left, 
and the lighting cir- 
cuit panels on the 
right. Each dynamo 
panel contains single- 
pole main switch and 
fuse; two-way plug 
bar to enable the 
dynamo to be con- 
nected to either — MÀ — 
lighting or power 
circuits, or in 
parallel; Evershe d 
ampere gauge and i 
volt gauge, and Btanley maximum and minimum circuit 
breaker. In front of the dynamo panels are fixed three 
Ferranti self-contained shunt r-gulatiog resistances, one for each 
machine, the handles being arranged at a convenient height above 
the floor. Each lighting and power circuit contains a р.р, two-way 
switch for throwing it on to either of two main bus-bars, and a D P. 
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Fic. 5.— MAIN SwITCHBOABD. 


immediately current ceases to flow through the coil,the switch is 
thrown over to the second position, and connects!the engine room 
circuit directly with the battery. 
A separate battery-charging switchboard is provided, containing 
D.P. main switch and fuse, D.P. booster switch and fuse, motor- 
ot деш switch, 
Stanley circuit 
breaker, E vershed 
ampere gauge and 
volt gauge, two-way 
D.P. battery cbarge 
and discharge switch, 
16-way battery 
regulating switch, 
Nevile automatic cut- 
out, battery charge 
and discharge 
registering meter, 
and sbunt resist- 
ances for motor and 
generator. This 
board is also of 
white marble, framed 
in teak. The elec- 
tric welding switch- 
boards (described 
below) are also fixed 
in the engine room. 
The whole of the 
motor mains and 
the larger lighting 
mains are of Messrs. 
Callender's armoured 
lead-covered con- 
centric type, both 
conductors being 
insulated with im- 
pregnated jute, апі 
the whole yarned aad 
compounded over 
all. These are con- 
nected at both 
ends to Reed's patent 
connecting boxes, 
to enable twin cables 
to be taken to the circuit switches on main switchboard and motor 
controlling switches respectively. These mains are ran almost 
entirely underground in concrete trenches covered with chequer 
plating, but where they cross the yard they are carried in Howard's 
asphalte troughs. The rest of the mains are of Messrs. Glover's 
rubber-insulated type, carried in steel conduits. The mains and 


Еа. 4.—VIEW or THE Gas ENGINES. 


fuse. An Evershed ampere gauge is also provided in each power 
circuit. Two Thomson watt-hour meters record the power used on 
the lighting and motor circuits respectively. A neat device is also 
- fitted$to prevent the engine room being put in darkness due to any 
failure of the*dynamos or engines; it consists of a two-way auto- 
matic switchs actuated by а ‘“‘no-voltage” coil, so arranged that 


connecting wires in engine room and battery room are further pro 
tected with lead sheathing. 

The motors were supplied and fixed by the Lancashire Dynamo 
and Motor Company, Limited, of Trafford Park, and are of 
their semi-enclosed type, with gauze protection. Fig. 7 shows 
а typical motor-driven shop (wheel making). The field magnets 
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shop), a check being thus kept on the con- 
dition of the motor, gearing and machines. 
In every case, the motor drives a counter- 
shaft by means of a sewn leather belt, tte 
various machine tools being belted to the 
countersbaft. The starting switches were 
supplied by the Sturtevant Engineering 
Company, Limited, and are of their double- 
lever type, with maximum and minimum cut- 
out& These are also enclosed in iron cases, 
with the handles only projecting. Extensions 
of the plant are already contemplated, 2 
several spare motors being supplied, and 
spare circuits provided on the main switch- 
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are circular, with internally projecting poles, and are split hori- 
zontally to enable the armature to be readily got at. h field 
coil is provided with its own terminals, so that no loose wires 
project. The coils are held in position by brass clamps at top and 


- 


Fig. 6.—Мотов IN CLEANING-Orr SHOP. 


bottom, enabling the air to circulate both inside and outside the 
coil, thus ensuring cool running. All the motors are shunt wound. 
The armatures are of the dram slotted type, well ventilated to secure 
good circulation. The commutators are of liberal dimensions, and 
special means are employed to keep the bars in position, at the same 
time leaving them free to expand longi- 
tudinally. The brushes are of carbon, and 
are carried in a patent brash-holder, a special 
feature of which is that there are no screws 
in it to work loose. The machines are 
designed to stand heavy overloads for short 
periods, and the specified limit of temperature 
rise was 70° F. after six hours’ continuous 
run at full load. The following isa list of 
the motors and the shops they drive:— 
Smiths’ shop, 20 H.P. and 8 H..; engineers’ 
shop, 15 m.P.; boxing shop, 3 H.P.; stock 
turning shop, 10 HP.; spoke shop, 15 НР. ; 
felloe shop, two 10-н.р.; band saw sbop, 
20 H. P.; timber bending shop, £0 H.P. ; wheel- 
making shop, 15 н.р. and 10 H..; wheel- 
wrights’ shop, 10 B..; cleaning-off wheels, 
10 H.P.; 8aw shed, 15 H.P.; chopper shed, 
15 Н.Р. | | 
The motors are in all cases fixed on | 
concrete foundations. Each motor is con- 
trolled by a рр. switch and fuse in cast- | 
iron box, mounted on the wall close by, and | 
an Atkinson ammeter is provided in each 
circuit to .enable the power used at any : 
time to be ascertained (fig. 6 shows & motor 
with starting switches, &c., in the cleaning-off 
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. The welding plant, which is the largest so 


far installed in the United Kingdom, was 
supplied by the Electric Welding Company, 
аш, of 28, Basinghall St., E.C., and is for 

ер of welding tires, axles, and other iron and steel 
work. It consists of three large Thomson patent electric welding 
es (see fig. 9), also one small automatic welder, with the 
ecessary alternating current generators, switches, and regulating 
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gear. The alternators are placed in the engine room, and are con- 
nected by belts to a countershaft driven by one of the gas engines 
(see fig. 8), to which is also connected the 75-xw. direct-current 
dynamo already referred to. The alternators are specially designed 
to withstand the heavy stresses to which they are subjected, as in 
electric welding the load is thrown on and off very suddenly. Two 
of them are capable of giving 200 amperes at 300 volta, while the 
other has an output of 400 amperes at 300 volte. The alternators 
are separately excited by means of small direct-carrent dynamos, 
belt-driven from the main shafts of the alternators. The current is 
taken to two switchboards in the engine room, one controlling the 
two smaller machines, and the other controlling the large machine, 
from which mains are ran in iron tubing to the weldera in the 
smiths’ shop, which adjoins the engine room. 

The switchboards contain р.р. maiu switch and fuse for alter- 

nator, D.P. switch and fuse for exciter, and Evershed volt gauge 
for each set, while provision is made on the board controlling the 
two smaller sets to enable either welder to be operated by either 
alternator. The  switchboards are of marble, framed in 
teak, fixed to the wall of the eogine room adjoining the smitbs' 
shop. 
The welding machires consist essentially of an alternating 
current transformer, baving а primary coil of many turns, while the 
secondary consists of a single turn ому; consequently the 
resultant E. M. F. is very low, being about 1 volt, while the strength 
of current is correspondingly great. The secondary casting is 
extended to form the clamps into which the work to b3 welded is 
placed, the design of the c'amps depending upon the nature of the 
work to be done. Fig. 10 shows tbe type of clamps with hydraulic 
upsetting device used for the welding of tires of large section, and 
in order to keep the clamps cool they are hollowed out and cooled 
by water circulation. 

In the operation of welding, the two pieces to be welded (or in 
the case of a tire, the two ends) are placed in the jaws, and closely 
butted together by means of the hand adjusting screws. The 
primary current isthen turned on and gradually increased to its 
maximum by means of а rheostat in the exciting circuit, This 
rheostat is of the pedestal type, and is placed at the side of the welder 
convenient to the hand ofthe operator. As the welding heat is 
reached, the parts are forced together, and the weld completed, 
after which the work is transferred to a1 anvil and bammered. In 
the two smaller sizes, the mechanical pressure is produced by a 
ratchet and hand lever, but in the large size it is effected by means 
of a hydraulic press. The smaller size is capable of welding up 
to 3 sq. in. cross-section of iron or steel, while the large size will 
weld up to 4 sq. in. The whole operation is extremely simple and 
rapid, as many as 25 tires, 2 in. x j in. having been welded in an 
hour by one smith and two helpers. This speed cannot be ap- 
proached by the most expert smiths using the forge. The machines 
are especially a’apted for the welding of channel sections of tires 
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Fic. 7. - Morog Driving WHEEL-MakInG SHOP. 


for motor cars, rubber- tired vehicles, &c., sev ral plants being in use 
at present for that purpose. 

The works ate lit by about 220 incandescent lamps and 100 
6-ampere Jandus arc lamps. The arc lamps are of tbe enclosed 
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— 
type, with spherical globes and white enamelled reflectors, Limited, who also supplied and fixed the main and other switch- I 
and are arranged to run for about 150 hours without re- boards and distributing boards, motor mains, &c. 
carboning. They are wired in sets of two in 
series, and the shunt coils are designed 
to stand the full voltage for indefinite 
periods without damage. The wharf and Tit 
cart-ways are lit by 10-amp. Crompton paiol 
open type arc lamps, wired, four in series, Pat? 
across the 220-volt circuit. Each lamp is 
fitted with a substitutional resistance to ue 
prevent the whole group from being ex- ay 
tinguished in the event of anything going mat 
wrong with one of the lamps. The in- ате 
candescent fittings in the works consist of m 
pendants of iron tubing, the lamps being id 
enclosed in watertight mill fittings of а? 
Dorman & Smith's make. The switches ine 
are fitted in cast-iron boxes attached to the weer 


fittings above the lamps, and are operated by ' 
means of small brass chains. 

The wiring for the electric lighting is 
carried out entirely on the distribution 
system, separate circuits being run from 
tne main switchboard to distributing switch 
and fuseboards, arranged at a number of 
convenient points throughoat the installation. 
These distributing boards are of marble, and 
contain the necessary switches and fuses for 
controlling the individual circuits. Each 
circuit of nine incandescent lamps is pro- 
vided with S.P. switch and D.P. fuse, and each 
arc lamp circuit contains D.P. switch and p.p. ^ Fic, 8.—ALTERNATORS FOR WELDING. 
fuse. The boards are mounted in cast- 
iron cases, thoroughly watertight and 
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Fic. 9.— GENERAL VIEW OF WELDING PLANT. 


Liquid Fuel.—In a paper recently read before 
the National Electric Light Association at Cincinnati, 
Mr. James W. Warren described the method of hand- 
ling the liquid fuel at the generating station of the 
Los Angeles Electric Company. The fuel is pumped | 
from the main storage tank to the furnace supply tank i 
of 100-barrel capacity. In this tank the oil is 
heated to 80° F. It then passes to а pair of small 


- 


- SANE p" А w E. duplex steam pumps, which give it 20 lbs. gauge I 
Cum — эй; 2. — pressure. The oil next traverses pipes within the "it 
а ae | breeching of the boilers, which heat it to 190 т " by 

— рр. SK — then on to the burners. The burner is of the | 


spray type, using steam as the medium for spraying | 
the eil. These durners consist of two circular gps 
14 in. in diameter, slotted, and arranged in "m | 
manner that the oil, fed by separate pipe to the р i 
of the. upper disc, meets the steam at its orifice jus y N 
under this lip. This steam forms а fan-tail n 
which breaks up the oil into cles sufficient 1 | 
small to ignite immediately by the heat of the з 
lining of the furnace and the layer of bricks upon the 
grate bars. Each one of these burners has an evapo- 
ration efficiency of 3,000 barrels of water per hour, 
from and at 190? F. The sound of combustion 19 
duced by these burners is comparatively soft. ihe 
flame fills the furnace box, covcring the entire 
furnace box sheets of the boiler. This gives E. 
heat action to all of the evaporative surface of t i 
fire sheets without — 1 рат 

А e wiring is protected by heavy iron enamelled tubing, portion, and, at ће eame time, p combu 
. to the steel work of the root and to the walls. The place, as denoted by the absence of any colonred gases leaving the 
whole of this work was carried out by Messrs. Drake & Gorham, stack. 
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ELECTRIC PLANT AT GERSTHOFEN, 
GERMANY. 


THE accompanying illustration shows a large motor-gene- 
rator recently installed at Gersthofen, by the Lahmeyer 
Electrical Company. The alternator is of the three-phase 
type, designed for a load of 1,250 Kw. at a pressure of 
5,500 volts, running at 94 revolutions per minute. The 
rotating field magnet has a diameter of 6,000 mm., and 
carries 64 poles; the armature winding is placed in 884 
slots. The exciting current (as generator) is 60 amperes 
at 220 volts on full non-inductive load, increasing to 80 
amperes with a power factor of 0°7; the regulation with a 
power factor of unity is about 6 per cent., and the efficiency 
94:5 рег cent. The weight of the rotor is 54 tons, of the 
stator 38 tons, and of the copper 8 tons. 
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1,000-kw. LAHMEYER MoronR-GENEBRATOR AT GERSTHOFEN. 


The direct current machine is rated at 1,000 Kw. at 240 
Volta, and 94 revolutions per minute. The armature is 3,800 
mm. in diameter, and is of the usual slotted drum type ; the 
field magnet carries 24 poles, and measures 5,200 mm. over 
all. The commutator consists of 816 segments, and there 
are 24 sets of 10 carbon brushes each. The efficiency of 
y а is 95:8 per cent., and the temperature rise 


Messrs, Meldrum's New Works:—Messrs. Meldrum 
Bros., owing to the rapid growth of their business, have been com- 
pelled to build works four times the size of their present ones in 
City Road, Manchester. These are situated at the side of the 
railway at Timperley, and adjoining the canal. The power house, 
penera shop, and foundry are on the western side of the railway, 
the foundry not yet being completed. Tbe main machine and 
erecting shops and offices are on the eastern side of the railway, 
тнк the cables shown in fig. 1 above were laid from the power 
twase to these, through the railway arch. The cables consisted of 
Wo ‘5 lead-covered cables and four pilot wires, and were laid in 


Howard asphalt troughing, as will be seen. This troughing was 
particularly suitable for this case, as there were no less than four 
bends of varying radii to be encountered, and these bends in the 
troughing were readily made on the spot, an accomplishment which 
is thought to be impossible with any other kind of troughing. 
All the shops will be driven and lighted electrically. Electric 


Кто. 2.—Cross-Secrion oF Mans IN HOWARD TROUGHING. 


iip ps еле їп {Һе ы and in the main machine 
shops; most of the machines being, comparatively speaking, light, 
will t be driven by one line sbaft and motor in each bay. In fig. 2 
we show a cross-section of the cables as laid in the troughing. 
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HIGH PRESSURE OIL-BREAK SWITCHES. 


THE enormous increase in the use of electricity for all purposes has 
necessitated important changes in our generating stations. As the 
areas to be served have rapidly increased, corresponding increases 
have been made in the size of these stations and in the electrical 
pressures employed. The change has been due, not only to the 
great natural growth, but to the consolidation of generating 
machinery into fewer stations. Instead of a number of separate 
atations, containing relatively small units producing electricity at 


having a wide range of applications. Their switches, which are in 
successful commercial service, are divided into four classes as 
follows :— | 

1. The Form I oil switch, designed to rupture loads which under 
emergency conditions cannot exceed 850 to 1,200 Kw. three-phase, at 
pressures not exceeding 3,500 volts. 

2. The Form F' oil switch, designed to rupture loads which under 
emergency conditions cannot exceed 3,500 xw. three-phase, at 
pressures not exceeding 6,600 volta. 

3. The Form K oil switch, designed to rupture loads which under 


Fic. 1. 


ively low voltage with relatively large transmission losses, 
a Qoa "frequently and one large central station containing 
units of great size generating electricity at high pressure. 

It is evident, however, that great advances in the capacity and 
voltage of generators would be useless, if not positively dangerous, 
unleas adequate means for controlling and switching the electrical 
current were at hand. The evolution of the dynamo was for a time 
more rapid than that of the devices for controlling and switching 
heavy currents at high pressure. Asa result, a number of machines 
of large size were placed in operation with comparatively inadequate 
methods of switching and controlling. 


Fic. 3. 


The opening of circuits carrying heavy currents with inductive 
loads is not possible with the old types of switches, though these were 
quite suitable for the service for which they were designed. These 
circuits are controlled with great facility, certainty and safety under 
all conditions of load even up to a short circuit by the oil switch, 
which is essential for the sure control of most modern alternating- 
current systems. | 

In connection with this subject, it may be of interest to our 
readers to briefly describe and illustrate the oil switches of the 
British Thomson-Houst»n Company, Limited, of Rugby, who have 
made a special study of this subject, and offer a complete line, 


Fig. 2. 


emergency conditions cannot exceed 7,000 xw. three-phase, at 
pressures not exceeding 15,000 volts. 

4. The Form H oil switch, used for the interruption of circuits 
carrying power in excess of that which may be regarded as the limit 
of the Form K switch. 

Instead of blades, the Form Ioilswitch has contacts similar to 
those used in the well-known B.T.-H. tramway controller. These 
contacts are carried upon a pivoted block of specially-treated wood, 
and are operated either by a handle connected directly to the 
switch, or by a link passing through the switchboard and connecting 
with a handle fastened to and pivoted on the front of the switch- 


Fia. 4. 


board. The stationary fingers and the moving contacts are supported 
from the same frame. The entire mechanism of the switch 18, 
therefore, supported from above, and when assembled constitutes а 
single element which can be directly attached to its support. The 
oil vessel is supported from this frame, and when in position the 
stationary and moving contacts and supporting block are com: 
pletely submerged in oil. The oil vessel may be easily and quickly 
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detached and removed from the switch for inspection or renewal of 
the oil without removing the switch or dis-assembling any portion 
of it. 

The Form I oil switch is manufactured single, double, triple and 
four-pole, for both single and double-throw and in two general 
styles :—(1) The back-of-panel form is provided with lever and 
handle for operation from the face of the board. (2) The separate 
base form, shown in figs. 1 and 2, for installation directly upon a 
wall or framework. This switch may be used independently of a 
switchboard for the operation of induction motors, &c. It is provided 
with a handle carried directly upon the switch, and is a complete 


device in a single element. 


Его. 5. 


The use ofthe Form I switch is strongly recommended in con- 
nection with circuits which have to be opened under inductive load 
at voltages of 250 or higher.  Double-throw Form I switches are 
provided with a locking catch, which is operated by means of a 
rod and handle. In the back of the panel form this handle is 
situated on the face of the board. On throwing the switch open in 
either direction, the lock catches and holds the switch at the open 
position, thus preventing the switch from being thrown completely 
over with a single motion. 'The switch is released from the locked 
open position by drawing the trip handle forward. This motion 
leaves the switch free to be thrown in either direction. To throw 
the switch completely over from one side to the other, the trip 
handle need only be held forward, thus preventing the safety lock 
from acting. 

The Form F oil switch is designed specially for use on systems 
which require double-throw switches in connection with circuits of 
greater kilowatt capacity than those for which the Form I switches 
are suitable. Form F switches are, however, manufactured single- 
throw when required. The Form F and Form I switches are similar in 
construction. The contact blades are carried upon a pivoted block of 
specially treated wood, and, in common with the clips, are supported 
from above by a single metal frame, forming a single element for 
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direct connection to the switchboard. The oil vessel for the 
Form F switch is supported from the upper frame, as in the Form I 
switch, and when in position the blades, blocks, and all exposed live 
parts are completely submerged in oil. The oil vessel may be removed 
without taking down or disconnecting the switch, and without dis- 
assembling. The Form F oil switch is designed for switchboard 
use only, and is operated by means of a lever, one end of which is 
attached to the pivoted block, and the other end to a handle on the 
face of the board. 
Double-throw Form F switches have a locking mechanism similar 
to that used on the Form I switches., 
i The Form K oil switch is manufactured single, double and 
Hag Pole, single throw only, and in three general forms :—(1) 
d operated for mounting directly upon the switchboard (fig. 3). 


(2) For installation at а remote point within fireproof cells, and for 
hand operation from the face of the board through a system of 
levers and bell cranks (this construction is used in connection with 
systems in which the pressure exceeds 5,000 volte. (3) For com- 
bination with a tripping mechanism, making the switch automatic. 
This tripping mechanism is equally applicable to the form used 
0 vu face of the board or to the form for remote installation 

g. 4). 

The Form K oil switch has all live parts supported from a single 
base or frame which constitutes the top of the switch, and the com- 
plete switch may be attached to any appropriate support as a single 
piece of apparatus. The mechanism consists of one or more metal 
contact pieces, depending upon whether the switch be single, 
double, or triple-pole. Each contact piece is carried upon a rod of 
specially-treated wood. The rod or rods are connected to a cross 
head, which, when operated by the system of levers, moves in a 
vertical plane. The clips with which the contact pieces make con- 
nection are supported from the frame by porcelain insulators, 
thoroughly insulating all live parts. The switch is enclosed when 
the contact pieces are in their upper position, and in opening the 
switch these contacts drop into the lower portion of the oil tank. 
The clips, contact pieces, and all exposed live parts are completely 
submerged in oil when the tank is in place. It should be par- 
ticularly noted that no leads are introduced through the oil vessel, 
therefore there is no opportunity for leakage, and no difficulty in 
the removal of the latter. 

As in the Forms F' and I switches, the tank is supported from the 
upper frame, and may be removed without taking down or dis- 
connecting the switch and without dis-assembling. 

Form K switches are designed to rupture loads under emergency 
conditions, such as a short circuit immediately beyond the switch 
on the load side, not exceeding 5,000 xw. single-phase or 8,500 kw. 
three-phase. In excess of 4,000 Kw. single-phase or 7,000 kw. three- 
phase they are not as a rule mounted directly upon the panel. 

For service in connection with circuits which under emergency 
conditions can exceed 2,500 Kw. three-phase or 1,500 Kw. single- 
phase, single-pole switches are generally used, each pole being 
placed in a separate fireproof compartment. These are arranged in 
groups of two, three and four single-pole switches of the remote- 
сопор type, operated by one handle, and suitable for mounting 
in cells. 

To make the Form K switch automatic, and to have it perform 
the functions of an automatic circuit breaker, two forms of tripping 
mecbanism are employed. The type selected depends upon whether 
the switch is installed directly upon the switchboard or in cells at 
a remote point. The first, or switchboard, form of tripping 
mechanism for Form K switches is shown in fig. 4. It consists of a 
set of coils upon the face of the board, operating armatures which 
actuate a release catch on the link connecting the switch and the 
bandle. The operation of this arrangement will be understood by 
reference to the diagram, fig. 6. The tripping coils are energised 
from the secondaries of transformers connected in series with the 
main circuit of the switch. When the switch is thrown open auto- 
matically by means of the tripping coils, the operating handle on 
the face of the board remains closed, the link moving forward 
through the handle. This movement serves to indicate that the 
switch has automatically opened. 

The handles of Form K oil switches for automatic operation are 
provided with a thumb button, which will be noted in the illustra- 
tion, fig. 4. This button must be pressed downward in opening the 
switch by hand. 

The automatic feature used with the remote control type of 
switch is not on the panel, but is placed at the bell crank of the 
operating mecbanism nearest the oil switch. It consists of a magnet 
with a single tripping coil. The armature of this magnet trips a 
toggle, by means of a light wooden rod, thus permitting the switch 
to open with the least possible delay. 
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By reference to the diagram, fig. 7, it will be seen that the trip- 
ping coil is normally shunted by the closed contacts of the overload 
relay. The relay coils are connected permanently in series with 
tbe secondaries of transformers, the primaries of which are in series 
with the main circuit. When the relay operates on overload or 
short circuit, the contacts are opened against the pressure of springs, 
and the tripping coil is then included in series with the secondaries 
of tne transformers and the relay coils. The oil switch will be 
opened on the operation of one or both of the relay members. 

The triple-pole, Form H oil switch (fig. 5), consists of three 
elements forming the three poles of the switch. Each single-pole 
element is formed of two cylindrical vessels containing the oil and 
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contacts. Each cylinder is mounted on a porcelain insulator, and 
these with their cylinders are attached to one sliding platform. Con- 
nection is made between the two vessels, forming a single-pole 
ао а U-shaped copper rod which makes and breaks contact 
in the oil. 

The switch is mounted in a brick compartmept with soap stone 
top and bottom, adjacent poles being separated by а brick 
partition. It is operated by a motor driving a worm gear, which 
transmits the motion to a crank and cr .ss head through a friction 
clutch. At both ends of the stroke the 
crosshead compresses a spring which, as soon 
as the crank passes the centre line, instantly 
throws the crosshead to &n open or closed 
position, depending upon whether the switch 
was at the time open or closed. The friction 
clutch permite of this rapid movement, as the 
dogs hold tbe disc from moving against the 
normal direction of rotation while permitting 
itto move freely in the direction of rotation. 
The cross-heads and contact rods are con- 
nected together by wooden rods which 
provide for the mechanical movement, and 
also thoroughly insulate the different poles. 
The motor is controlled by means of a 
single-pole double-throw hand-operated switch, 
one throw being used to open and the other 
to close the oil switch, and in addition an 
automatic switch is mounted on the base. 
When the hand-operated switch is thrown the 
motor starts and runs until the crank has 
arrived at a certain position, when the auto- 
matic switch opens the motor circuit and lights 
a lamp, which informs the switchboard 
attendant that the switch has operated. 

These switches can be made automatic by 
means of relays, which close the motor circuit 
on a predetermined condition of load. The 
relay8 can be made to operate instantaneously 
on an overload or short circuit or on reversal 
of current. A time-limit attachment can also 
be added. 

Oil switches, as above described, are in successful use by the 
Niagara Falls Power Company, and the Metropolitan and Man- 
hattan Railways, of New York; and the British Thomson-Houston 
Company, Limited, have recently closed a contract for 92 of their 
type F, Form H, oil switches for use in the generating station of the 
Metropolitan and District Railway, of London, since sold and trans- 
ferred е the Underground Electric Railways Company, of London, 
Limited. 


ELECTRIC POWER FROM BLAST FURNACE 
GAS. 


A PERUSAL of the Transactions of the Iron and Steel Institute 
during the last seven years, and other published matter, clearly 
shows that the dust carried by the gas as it leaves the blast furnace 
is the chief problem to be attacked in the application of this gas to 
internal combustion engines. 

Under exceptional conditions, the gas has been employed in gas 
engines when taken direct from the tube supplying the boilers, the 
only cleaning apparatus other than dust catchers of large capacity and 


Fic. 1.—100-1.н.Р. ENGINE ORIGINALLY INSTALLED АТ 
SHEEPBRIDGE. 


long tubes being an arrangement of coolers. However, attempts 
to follow this plan at other works only resulted in failure; but the 

tented system of the Blast Furnace Power Syndicate, Limited, of 
Westminster, has been applied with success to furnace gases carrying 
a very high proportion of dust, with the result that no deposit accu- 
mulates in the gas engine cylinders. 

This system has been applied to furnaces using as fuel (1) splint 
coal, (2) coke and coal, (3) coke only, and in all cases the cleanin 
of the gas was perfect, even though the original content of dust in 
the gas was very much higher than was the case where fan systems o 
cleaning had been applied. 


The syndicate have supplied gas treatment plant to seven 
installations, and in every case the gas was thoroughly cleaned 
from dust, and the content of moisture was reduced to about 1 per 
cent. only, while at the same time the temperature was reduced 
below that of the atmosphere, thus causing the gas to have a high 
degree of density. Their experience has developed a standard set 
of apparatus, each portion of which is indispensable. 

The pioneer plant arranged by Mr. B. H. Thwaite in 1895 is still 
running, developing current for electric lighting. This installation 


Here 


Fig. 2.— 100-1. H.P. EN NR RECENTLY Put Down at SHEEPBRIDGE IRON WORKS. 


was followed by one of 150 н.р. at Borbeck, Westphalia, the gas 
engine driving an alternator, the current from which was applied 
to the manufacture of calcic carbide. 

Following the success of this plant, it was decided to lay down 
gas-cleaning plant and engines up to 4,000 н.р. Of course, the gas, 
once properly cleaned, can be applied to any gas engine of suitable 
design for working with this poor gas. 

The installation just mentioned was installed to supply power 
for the manufacture of ca!cic carbide, and also power and light for 
the collieries and districts in the neighbourhood. 

In this country the most important installation, from an electrical 
engineer's point of view, is that at Sheepbridge Iron Works, near 
Chesterfield. This installation includes two 100-H.P. gas engines, 
with the necessary gas treatment plant, which are shown in the 
accompanying figures. 

The blast furnaces use a mixture of coke and coal, and the 
effluent gas carries 12 gm. of dust per cubic metre, or about four times 
the weight in the gases at Seraing. The dynamos generate direct 
current, and supply power to motors for cranes, furnace-tramway, 
blowers, and a sand mill, as well as arc and incandescent lighting. 

The exceptional experience gained by the syndicate has enabled 
them to design a gas engine for use with blast furnace gas, which 
includes many special features. | 

Owing to the low percentage of hydrogen and hydrocarbons, this 


Fig. 9.—CLEANING PLANT FOR BLAST-FURNACE GAS АТ 
SHEEPBRIDGE IRON WORKS. 


gas permits of a high degree of compression, with its accompanying 
increase in efficiency, without any pre-ignition; a special arrangement 
of ignition tube ensures the regularity of explosion, and scavenging 
is applied to remove the products of combustion from the clearance 
space. Though the engine shown in fig. 2 is a single cylinder 
one, the addition of another cylinder, to double the power of the 
unit, would not necessitate any increase in the fly-wheel weight or 
crankshaft strength. The cylinders can be arranged on either gide 
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of the dynamo, or fly-wheel, where belt driving is preferred, and 
the necessary regularity in cyclic and governing speed can readily 
be provided for running alternators direct coupled. 

The plant at Sheepbridge has been running over two years, and 
the following are the results of a working test made by Mr. 
Horace Allen in conjunction with the works’ staff :— 

Engine, Otto cycle, single cylinder 22.-in. diameter x 30-in. 
stroke, driving by belt. Dynamo rated at 300 amperes, 230 volta, 
at 500 r.p.m. Four furnaces in blast, using a mixture of coal and 


Fic. 1.—GEARED MOTOR. 


coke. Temperature of gas entering washer box, 236° F.; at engine 
room, 67° F. Analysis of gas, per cent.:—CO, 78; CO, 224; 
О, 22; Н, 38; CH, 0'8; N, 630. Calorific value of gas, 
89:4—93:3 B. Th. U. per. cub. ft. at 60° F. Pressure of gas at holder, 
1j—1j in. Maximum pressure in cylinder, 199 lbs. per sq. in. 
Compression, 110 lbs. per sq. in. Mean effective pressure, 51 lbs. 
per sq. in. Speed, 154 r p.m. Number of ignitions, 66°4 per 
minute; possible number, 77. Average LH.P., 97:5. Output, 230 
volts, 200 amperes = 46 kw. Efficiency, k. H.. I. H. P., including 
losses in belt, fan, pump and countershaft, 63:1 per cent. Volume 
of gas per r.H.P.-hour, 108 cub. ft. B. Th. U. per 1. H. P.-hour, 9,655. 
Thermal efficiency, I H.P., 26:3 per cent. 

As regards economy, it is not disputed that it requires six times 
as much gas consumed under boilers to develop the same power as 
when gas engines are employed, and further, the enormous waste of 
this gas at ironworks under existing conditions can all be pre- 
vented and the gas turned to profitable account at the trifling cost 
required for cleansing. 

The indicator diagrams developed in the Blast Furnace Syndi- 
cate's engine show, first, a very satisfactory thermo-dynamic 
efficiency to be obtained, the net mecbanical efficiency being very 
high; second, a very uniform turning effect on full load. Wherever blast 
furnaces skirt an electric railway they should, as first suggested by Mr. 
Thwaite, be made to provide the power for driving the electric 
generating machinery for supplying energy to the railway electric 
motors. By this means the railways will be a source of profit to 
the ironmasters, and in return will secure electric energy at the 
lowest cost. 

In the Blast Furnace Power treatment system the centrifugal 
effect of the fans is always applied to gas cooled to atmospheric 
temperature; by this means not only is the centrifugal effect . more 
complete, but there is far less power absorbed than when the gas is 
introduced hot into the fan, because with the gas at, say, 700° F. 
70 per cent. more power is required, independently of the slip, 
which is very serious, owing to the elastic character of the gas in a 
heated state. 

The syndicate relies on the atmosphere as the cooling agent, 
the object being to avoid as much as possible the introduc- 


tion of water into the gas. 


Workshop Motors.—The Western Electric Company, 
of North Woolwich, E., manufactures a series of motors capable 
of meeting the various conditions of modern practice. They are 
entirely intercbangeable, and are made in the enclosed, semi- 
enclosed, and open types, as shown in figs. 1 and 2. They 
are used extensively in workshops and factories for driving drilling 
machines, lathes, blowers, pumps, &c., and they are so designed and 
arranged that very fine regulation in speed can be obtained when 
desired, as in the case of printing presses. In some instances these 
motors are provided with chucks and used for counter-sinking, 
ramming and buffing machines. The company also manufactures 
special machines for elevator work in the enclosed and open types 
which embody improvementa suggested by a long experience. These 
machines are also frequently used for other work, such as driving 
rail cutters, planers, &c., used in steel plante, also for working sand 
mills and machinery in cement works, which last is a most severe 
test for motors, seeing that they are practically covered with dust 
and dirt. The machinery at the company’s factory is all driven by 
motors of Western Electric manufacture. 


Electrical Gold Dredging.—The rivers of all gold- 
bearing countries probably contain large quantites of free gold. 
The river beds form long natural slaice boxes, in the bottom of 
which the gold settles that has been washed out of the surrounding 
country during long ages of denadation. Smaller streams and 
rivers bave been diverted from their courses, and much gold has 
been taken from the dried bed. This diversion is not always pos- 
sible or practicable, because of the nature of the surrounding 
country or of the size of the river to be dealt with. It then 
remains to deal with the subject on different lines, and to the 
Colony of New Zealand must be awarded the palm in respect of 
those methods of dredging that are rapidly extending, not only in 
New Zealand, but in other countries. The type of dredger 
employed has been perfected in New Zealand, and much experience 
has had to be purchased by Americans and others who have refused 
to avail themselves of New Zealand methods, and have gone on linos 
found not to be the best. Quarts-mining has not of late years been 
a very great success in New Zealand, and at present attention 
seema to be all directed to dredging, and many of the dredging 
schemes have been a magnificent success. 

We note in the Government report for last year that a dredger 
was in course of construction for a series of claims extending 
about three miles along the Molyneux or Clutha River, at which 
it was impossible to get London capitalists to look, despite the 
fact that other lengths of the river were showing good returns. 
On March 31st, 1901, no fewer than 145 dredgers were at work. 
Only 11 were standing idle, and four were removing to fresh sites, 
while no fewer than 122 were building. Though steam-power is 
that ordinarily employed to work a dredge, electricity has been 
adopted at Miller's Flat and on Fourteen Mile Reach of the Clutha 
River, water-power being employed to generate the electricity. 
An electrical dredge ie under construction at Earnscleugh Flat, near 
Clyde, the power being got from the Frazer River. In California 
several electric dredges have been designed by a New Zealand 
engineer, Mr. R. H. Postlethwaite, now of the Risdon Ironworks, of 
San Francisco. Mr. Postlethwaite uses separate motors for each de- 
partment of the dredger’s work. A dredge to work at 30 ft. depth 
and to stock tailings 30 ft. high, has six motors, vis., for bucketa, ladder 
winch, line winches, centrifugal pumps, screen and elevator, and sand 
pump. The above-named Earnscleugh dredge has a position of 
132 ft. in length, a stern breadth of 35 ft., a bow breadth of 25 ft., and 
a forward and aft draught of 6 ft. and 7 ft 6 in. respectively. It 
will dredge 50 ft. in depth, bas buckets of 6 cubic ft. capacity run 
at 11 buckets per minute. The revolving screen is 30 ft. x 7 ft. 
diameter. The elevator is 118 ft. between centresto stock tailings 
70 ft. above water line. А Tangye centrifugal supplies 2,000 
‘gallons per minute for sluicing. The main motor is 100 B. H. P. 
The electrical plant was supplied by Brown, Boveri & Co. 

New Zealand contains five water powers, and the current of the 
Olutha River itself is so rapid that it is quite probable that float 
mills moored in the current would generate considersble power. 
That the dredging industry willextend is certain. Only those who 
have done dredging know its fascinstion. The rivers and 
alluvial flats of New Zealand are full of gold, and will afford a 
supply of the metal for long years to come. Gold dredging is not 
new. For years it has been practised in Piedmont, chiefly, we 


Еа. 2.—Opzn-Typx Moros. 


believe, by Dutch capitalists, who worked the flats of the 
Orco and other gold-named tributaries of the Po. The 
dredges simply worked along like worms in what the French 
term un trou qui marche, ie, a hole which is filled at one end by 
spoil dredged up at the other, the dredge sucking out the gold, so to 
speak, from the dirt it passed through its body. .The natural water 
level of the river flats sufficed to float the dredge which simply 
moved forward through the flat country in a hole big enough to 
floatit. No doubt large quantities of gold exist in the river beds 
of British Guiana, and will be a source of attraction in their turn. 
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SINGLE-PHASE MOTORS FOR FACTORY 
DRIVING. 


THE accompanying illustrations show some of the applica- 
tions of single-phase induction motors to the driving of 
small machines in a tobacco factory—that of Messrs. A. I. 
Jones & Co., Limited, at Hammersmith. The motors, which 
were supplied by the Langdon-Davies Electric Motor Com- 


The motors are supplied through the same meter as the 
lighting circuits, the whole of the premises being electrically 
lighted, so that no data are available as to the cost of energy 
for motive power alone; but it may be of interest to men- 
tion that the account for the quarter ending June 30th last 


Fic. 1.—MOTOR-DRIVEN AIR-CoMPRESSING MACHINERY FOR Tobacco PRESSES. Ето. 2.—MoTon-DRIvEN GRINDSTONE. 


pany, Limited, are of their standard low-speed” type, 
numbering six in all, and varying from 1 to 3 B. H.P.; 
they run at 1,370 and 1,440 r.p.m. with a supply 
pressure of 110 volts, frequency 50. Fig. 2 shows a 
3-B.H. P. motor, fixed on а wall to drive a grindstone for 
sharpening the knives used in cutting the tobacco, of which 
a number are seen in the foreground; this motor is running 
all day long. In fig. 1 four tobacco presses are shown, 
together with the air-compressing plant, which is driven by 
a 3-B.H.P. motor, similarly fixed on the wall, and in use all 
day. Each of these presses is capable of exerting a pres- 
sure of 4 tons per sq. in., but is usually worked at half this 
pressure, and can press 200 lbs. of tobacco at once. Fig. 3 
shows three motors—two of 3 B. II. P., and one of 1 R.H.P.— 


Fic. 3.—MorToR-DRIVEN ToBacco-CuTTING MACHINES, 


driving tobacco-cutting machines. In this case the motors 
are fixed on the floor close by the machines, together with 
their starting gear. The larger machines are at work on the 
average for 34 hours per day, and are each capable of cutting 
150 lbs. of leaf per hour; the smaller machine will do about 
one-third of this. A 2-B.H.P. motor is used for driving a 
fan to dry the tobacco. 


was £16 118. 8d., including all the electricity used in the 
building for lighting and power. 

The remaining illustrations refer to Messrs. Chibnall’s 
bakeries, in the same district, where five motors of powers 
from } to 3 m.H.r. are installed. These are of the 
* Standard" type, and run at 2,700— 2,800 r.p.m., 110 
volts, 50 cycles per second. Fig. 4 shows a -B. fl. P. 
motor supported on brackets from the ceiling, and driving 
a Morton's sponge mixer by belt through а countershaft. 
Fig. 5 is a view of а 8-B.H.P. motor driving a biscuit brake 
in a similar way; this works throughout the day, two days 
a week. Fig. 6 is another view in the same room as the 
last, and represents a 3-B.H.P. motor geared to a biscuit 
machine, working the same hours as the biscuit brake. 
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Fra. 4.—Moron Drivina SPORE МІХЕВ. 


Here, again, the power consumed by the motors is in- 
geparable from the consumption for lighting, the latter being 
very extensive. However, as the whole charge for eleo- 
tricity for the last quarter was only £6, the consumption of 
the motors must have been very small. 

In a similar bakery at Leeds, the following figures were 
ascertained ;— Working week, 44] hours; price of energy, 
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FId. 5. — Moron DRIVING А BISCUIT BRaKF. 


2d. per unit; one 
16-n.H.P. motor 
driving biscuit 
plant, and one 10- 
B. H. P. motor driving 
mixing machines, 
consumed 106 units 
per week, costing 
178. 8d.; one 4 
B. H. P., one 6- II. P., 
and one I- B. H. F. 
motor, driving 
hoists and spice 
machines, consumed 
70 units per week, 
costing 118. Sd.; 
two g-. H.. motors, 
driving dough and 
cake machines, and 
one 1-B. H. P. motor 
driving a biscuit 
brake, consumed 79 
units per week, 
costing 138. 2d. 
From these data 
some idea of the 
running cost may be 
gathered. The 


motors were all - . 
of the Langdon-Davies “Standard” type, running at 


200 and 400 volts, 83 cycles per second, at speeds of 1,560 
to 2,370 r.p.m. 


Feed Heaters. The feed water heaters which are supplied 
with the patent Row tubes are made by Messrs. Royles, Limited, of 
Dalham Engineering Works, Irlam, near Manchester. The prin- 
ciple of the tube is pretty familiar to central station engineers, and 
some reference to it was made in our Special Traction Number of 
December 13th, 1901, but the firm have bad detailed descriptions of 
their apparatus drawn up in illustrated lists which are available 
for any of our readers who require them. 


Green’s Economisers for Power Stations,—The fuel 
economiser is considered practically indispensable in the modern 
electric power plant. Messrs. E. Green & Son, of Manchester, have 
established a capital reputation all the world over in this connec- 
tion, and at the present time they are doing a very large trade, 
having orders on hand for some of the largest stations in the 
world. It has already been stated in our columns that the company 
is to carry ont the largest fuel economiser order on record—viz., 
10,000 pipes for the underground electric railways of London. 
Pamphlets relating to this special form of economiser will be sent 
to anyone desiring them, on application. 


Fic. 6.—MotTor GEARED то Віѕсогт MACHINE. 


NEW POWER SWITCHBOARDS AT THE 
CITY ROAD WORKS. 


Tun increase in the demand for electricity for motive power in the 
districts of St. Luke's and Clerkenwell has called for considerable 
extensions in the switch gear at the City Road station of the 
County of London and Brush Provincial Electric Lighting Company, 
which have been carried out by Messrs. Ernest F. Moy, Limited. 
The power system is unique, in that it is carried out exactly like a 
tramway power system, using direct current at 550 volts, with one 
pole earthed. A full description of the station was given in our 
issues of March 9th and 16th, 1900; the following additional 
particulars relating to the new switchboards will doubtless be of 
interest. For these we are indebted to Mr. W. J. Dale, the resident 
engineer at City Road Station. 

The main switchboard shown in fige 1 and 3 is arranged for 
controlling the generators on the 550-volt power supply. It is fitted 
with three motor-generator panels, three generator panels, and a 
main wattmeter panel, on which the battery instruments, switches, 
&c., are also mounted. The panels are of enamelled slate, and are 
supported by a framework of rolled-steel joists, from which they 

are insulated by 
ebonite bushings. Two 
blank panels have 
been provided ғо as 
to allow for future 
extensions. 

The main omnibus 
bars are of drawn cop- 
per, 6 in. x 1 in. 
that for the positive 
side is fixed above 
the panels, being car- 
ried on porcelain in- 
sulators set in the 


CES wall; tbe negative 
| bar, which is earthed 
at the station, is fixed 

— 


in a similar manner in 
the resistance chamber 
below the switch gal- 
lery. All the fittings 
carried on the panels 
are on the positive 
side. 

The motor- gene- 
rators are between 
the 550-volt direct 
current power circuit 
and the high-pressure 
two-phase circuit of 
the station, and are 
used as generators on 
either service as 
necessary; the two- 
phase side is con- 
trolled from the Fer- 
ranti board close by. 


The panels for the motor-generators are fitted with starting 
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Fic. 1.—NeEw POWER SwircHROARDS AT Crry Roan STATION. 


switches, main ammeters, shunt iammeters, and both maximum and 
return current circuit breakers, the latter being arranged with 
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switches in the shunt windings so that they can be prevented from and Bastie type, may be adjusted to open the circuit down 
opening while the direct-current side is motoring. to a im of from 5 to 8 per cent. of the full carrying HY! 
capacity. 


As will be seen from the illustrations, deep partitions of enamelled 
slate are fitted between the various panels, so as to prevent arcing 
between the circuit breakers. As the board is very compact, and 
everything is crowded into a very varese pris this can be readily 
appreciated ; the total length of the is only 13 ft. 6 in. | 

The adjoining illustration, fig. 2, is & view of the 550-volt direct- jv 
current feeder panels. This is also a single-pole board. At present 
12 panels have been fitted, each having a carrying capacity up to 300 ls t 
amperes, The panels are arranged on the cellular principle, the | 
partitions fixed between them being carried by cast-iron chai 
bolted to the supporting framework of rolled steel joists, indepen- 
dently of the fixings of the panels themselves. The framework is 
fixed hard against the wall, as it is unnecessary to get at the back 
at any time, the feeder and bus-bar connections being made on the 
front. This construction allows a whole panel to be removed in 
about half an hour, without any risk of interfering with the adja- 
cent panels or interrupting the supply, and it is also used by Messrs. 
Moy in the arrangement of their high pressure boards. 

Each feeder panel is fitted with a maximum current circuit- 
breaker, with Moy & Bastie’s time governor, in this case made to 
act more readily than those on the main generator board, a quick 
action knife switch fitted with carbon break, and an edgewise 
moving-coil ammeter carried on an adjustable bracket. The positive 
omnibus bar, which has a sectional area of 6 8q. in., is carried on 
insulators well above the panels; an interoonnector bar of the same 
area is carried overhead to the bus-bar on the generator board. The 
two boards are fixed facing each other, one on each side of the 
switch gallery. 

All the automatic switches are fitted with alarm contacta, which are 
connected through an indicator board to a bell; thus attention is 
immediately called when an automatic switch opens. 

A small distributing board on the wall at the side of the main 
instrument board controls, through “ Mordey ” fuses, all volt- 
meters and wattmeters and reversal shunt windings going to the 
negative bar below. Behind and below the panels permanent ED 
arrangements exist to enable any generator to be run on the 
artificial load tank without difficulty. The generator shunt-breaking 


grating wattmeters, field switches, and both 
maximum aud return-current circuit-breakers. 
A voltmeter plug is also fitted on each panel, 
80 that an incoming machine may be connected 
to one of two illuminated-dial voltmeters carried 
on a swing bracket at the end of the generator 
panels, the remaining voltmeter being continually 
on the bus-bars. 

. The main wattmeter panel is fitted with two 
gets of instruments comprising ammeter, integ- 
rating wattmeter and recording ammeter; one set 
has a capacity up to 1,000 amperes, aud the 
other set 4,000 amperes. At times of light load 
the smaller set is used, so as to ensure greater 
accuracy of measurements; the change-over 
is effected by a two-way switch of very massive 
construction, made on the “Acme Patent” 
principle, which carries the whole of the power 
load. 

As before mentioned, the wattmeter panel 
catries some instruments for controlling the 
battery. These consist of a recording ammeter, 
recording voltmeter, indicating ammeter and 
voltmeter, and maximum current circuit-breaker. 
All the battery instruments are of the centre zero 
type. 

The shunt regulating resistances and switches, 

which are of Moy’s “straight-line” pattern, 
are fixed in the resistance room below, and 
operated by polished handwheels carried on 
cast-iron columns in front of the panels Each 
column is fixed directly opposite the centre of 
the panel it controls, and an indicating nut, 
carried on a screw cut on the spindle within 
the column, projects through a slot so as to 
show the amount of resistance in circuit. 

The maximum current circuit-breakers are 
fitted with Moy and Bastie’s patent time 
governor; the object of this is to give the 
feeder circuit-breakers time to act in the event 
of an overload without the one on the generator 
also opening, as one of the obj:ctions often 
raised against circuit-breakers is that they act 
too readily. With two circuit-breakers connected 
in series, one fitted with this form of time 
governor and one without, even when both are 
set to act at the same current, the one without А | 
the time governor may always be relied upon to | | t 
open first under any conditions, and tro one Fig. 3.— GAR IRATOR SWITOHBOARD. 0 
fitted with the time governor will only come | " | 
out should the necessity arise for it to act. сл ie 75-Kw. set. The battery has a maximum rate of discharge \ 

The return current circuit-breakers, which are also of the Moy 300 amperes, and a capacity of 960 ampere-hours. - 


resistances are fixed on the wall below the gallery. I ‘ 

a | | All cables running from the machines to the panels are in 2-in. oe 

and 3-in. cast-iron pipes, which terminato behind the panels, with RON 

Fic. 2.—FEEDER SwITCHBOARD. F ush with the tiled floor and at the centre of EIE 

` the panel. m 

А ; ; The generators consist of two 525-Kw. and one 600-кү. seta SM 

The generator panels are fitted with single-pole switches of the _ : f be 10 
‘Acme Patent ” type to carry up to 1,500 amperes, ammeters, inte- Two of the motor-generators are of 250 xw. capacity and the third 
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HYDRO-ELECTRIC POWER WORKS AT ST. MAURICE, SWITZERLAND. 


Power Transmitted by Direct Current; Distributed by Alternating Current. 


A MOsT interesting installation has recently been completed 
by the Rhóne Power Company, of Lausanne, which acquired 
from the Canton of Valais the right to utilise the water- 


"dn 


Fic. 1.—EXTEBIOR OF PoWRR STATION. 


power of the Rhóne, 
near St. Maurice. = 


The full power which 
can be utilised 18 
about 15,000 B. H. P., 
of which 5,000 B. H. P. 
is being used in the 
first instance; this is 
tranemitted on the 
Thury direct-current 
system to the town 
of Lausanne, at a 
pressure of up to 
22,000 volts. 

A movable weir, 
built in the Rhóne, 
near Evionnaz, takes 
the water from the 
river to the headrace. 
The water flows to 
the entrance of the 
pipes partly through 
an open canal, and 
partly through a 
tunnel, for a dis- 
tance of about 1} 
miles. The head- 
race is supplied with an overflow and waste 
water sluice, and three slnice gates to pro- 
vide for future extensions without stopping 
the working of the plant. 

The pipe line is about 560 yards long, and 
8 ft. 10 in. in diameter; it is made of 
wrought-iron, in lengths of 23 ft., without 
flanges, which were riveted together on the 
spot. Inside the power house the pipe line ів 
provided with flanges, and fitted with branches 
to distribute the water among the turbines, 
The pipe line, for its whole length, rests on 
concrete supports 10 ft. apart. In the middle 
of the line there is an expansion joint to allow 
for the effects of changes of temperature. 
A throttle valve is fixed in the pipe line at 
the turbine house, which has the same 
diameter as the pipe line, and renders it 
possible to cut the water off entirely. A 
Waste water valve of 14 in. diameter is 
also fixed, and the branch pipe for 
each turbine is also provided with a 
throttle valve to stop each turbine indc- 
pendently, 


Fic. 2.—100 kw. THREE-PHASE THURY ALTERNATOES 


The buildings consist of the machine room, and a second 
structure of two stories containing a workshop and a room 
for storage on the ground floor, and two living rooms on 
each floor for the engineer-in-charge and his assistants. 

The machine room is 110 ft. long x 46 ft. wide. It 
contains 5 units of 1,000 B. 11. P. each, and two of 120 B. H. P., 
and is fitted with atravelling crane capableof carrying 12 tons. 

The present installation consists of five “ Francis" tur- 
bines, driving D.C. generators, and two similar ones driving 
three-phase alternators; also a small turbine driving a three- 
throw pump to produce the necessary pressure of oil for the 


governors. | 
The turbines have been designed for the following con- 
ditions :— 
Dyaamos. Alteraators. 
Net fall of 105—112 ft. 105 —112 ft. 


Water supply of 6, 600 cb. ft. per min. 800 cb. ft. per min. 
Guarantee togive 1,000 B.H.P. 120 B H.P. 
Normal speed of 300 revs. per min. 750 revs. per min. 
Turbine- wheel 40 in. diameter 16 in. diameter. 
All the turbines are of the horizontal shaft type and are 
coupled direct with the dynamos. They are placed 21 ft. 
above the tail water level, and are provided with draught 


tubes. In each case the turbine wheel, the guide-wheel and 
the governor are 


. A contained in a spiral 
| cast-iron casing. 

which is connected 
with the pipe line 
on one side and the 
draught tube on the 
other. 

The turbines are 
regulated by means 
of movable guide- 
buckets, and the water 
is distributed over 
the whole circum- 
ference so as to avoid 
unbalanced pressures. 
The movable guide 
buckets are  con- 
nected with the 
hydraulic „ser vo- 
motor" of the 
governor by means 
of levers, segments of 
spur wheels and racks. 

The **servo-motor" 
itself is worked 
through a special 


Fig. 3.—THuBRY AUTOMATIC CONSTANT CURRENT REGULATOR. 


464 THE ELECTRICAL REVIEW. [Vol. 51. No. 1,294, Вертемвев 12, 1902. 


———— ————Á— ———————— — аии ааа с ниц 


regulating valve controlled by the governor. The hydraulic 
pressure acting on the piston is produced by oil, which ac- 
cording to the action of the governor is directed to one or 
other side of the piston of the “servo-motor” and thus 
regulates the turbine. 

To complete the plant an air vessel, with the necessary 
fittings and gauges, and an oil reservoir, are also provided. 
The maximum oil pressure is 440 Ibs. per sq. in. 

All the regulating valves of the five dynamo turbines 
are connected with one electric governor on Thury's patent, 
which can be controlled from the switchboard. The 
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Fic. 4.— PLAN OF 1,000-H.P. TURBINE AND DYyNAMOS. 


alternator turbines are regulated by means of Escher, 
Wyss & Co.’s patent hydraulic governors. 

Messrs. Escher, Wyss & Co., of Zürich, who are represented 
in this country by Mr. Alph. Steiger, made the turbines 
and pipe line, while the electrical part of the plant was sup- 
plied by the Electrical Industry Company, of Geneva. 

The alternators (fig. 2) are rated at 100 Kw. each, at 
3,000 volts, 50 cycles per second ; they are used for the 
lighting of the St. Maurice district. 


Fic. 6.—HIdH- PRESSURE D.C. GENERATORS. 


The dynamos are of 500 H.P. each, and are designed to 
produce a constant current of 150 amperes at 2,250 volte 
each ; the speed depends upon the pressure required, reach- 
ing a maximum of 300 revolutions per minute at full load. 
The field magnet has six poles, bored out to a diameter of 
1,250 mm.; the length of the armature is 700 mm., and 
the internal diameter of the core is 880 mm. The winding 
is cf the series drum type, with two turns per section, and 


there are 570 segments in the commutator. The wire has 
a cross-section of 17 mm?., and the end connections are made 
with double strips 50 mm. in cross-section. The resistance 
of the armature is 0°24 w at 20°C. The commutator is 
755 mm. in diameter and 140 mm. long ; there are four setg 
of brushes, each consisting of four carbon blocks having a 


Fic. 5.—SEcTION oF TURBINE. 


rubbing surface of 3 cm?. each. The commutator segments 
are insulated with mica. 

The magnet poles are of steel, joined together by steel 
cores which carry the winding. The six coils are joined in 
parallel. The field magnet system is not insulated from the 
base-plate, but the whole machine is entirely insulated 
n | the ground with double-petticoat insulators (see 

g. 6). 
All the generators were subjected to a test pressure of 


Fic. 7.— Котов or 23,000-Votr Dynamo. 


~~ ha ө 


Fic. 8.—23,000-Уогт Dynamo. 


3,700 volts, generated by the respective machines themselves, 
for a period of 10 minutes, followed by a test at the same 
pressure for 5 minutes with one of the poles earthed. The 
insulation of the various parts, measured at 1,050 volts, was 
over 10 megohms. 

The constant current regulator, fig. 3, is of the patent 
“ Thury” type, operated by a small two-pole motor running al 
1,700 revolutions per minute, and taking 50 to 60 amperes al 
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2-8 to 2°4 volts—the pressure of a small accumulator, which is 
connected in parallel with the terminals, to form a reserve 
of power in the event of interruption of the series current. 
In that case the regulator, driven by the battery, shuts down 
the turbine. 

In practice, none of the generating groups runs at a lower 
pressure than 1,500—2,000 volts, the number of sets in 
circuit being varied to meet this condition. The constant 


of the machines is 6°86 revolutions per minute to give 130 


amperes on short circuit. 
All the cables are highly insulated, to withstand a pres- 


Fic. 9.—ELEVATIONS OF SERIES MOTOR. 


sure of 25,000 volts, and are switch-drawn into vitrified 
stoneware pipes embedded in the concrete floor. 

At Saint Maurice each pole is provided with a set of 
lightning arresters, consisting of three arm arresters and a 
Thury type C.I.E. arrester in parallel; this equipment will 
later be doubled, as it has already been at the receiving 
station. 

The insulation resistance of the line measured at 20,000 
volts between the lead and return was found to be 6°66 
megohms at 12° C., the day after a rainy day. 

Trials have been made of the practicability of utilising 
the earth as a return in case of need, from 
which it bas been ascertained that the 
losses depend solely upon the resistance 
of the terminal electrodes: but these 
tests have not yet been completed. 

At the receiving station, at Pierre de 
Plan, in Lausanne, there are five series 
motors in place; five others will be 
installed as required. Four of these are 
coupled direct to 3-phase alternators work- 
ing at 3,000 volts, for the supply of light 
and power to the town of Lausanne and its 
environs; the fifth is coupled to a trac- 
tion generator of the Thury type. The 
motors are of the series type, of 400 H.P. 
each, taking 150 amperes at 2,100 volts, 
and running at a constant speed of 300 
revolutions per minute. They are of the 
Same type as the generators at St. 
Maurice, the armatures being 550 mm. 
in length instead of 700, and having 
a resistance of (0:2 ohm each. The 
field magnets are in two series-parallels, 
having à resistance of 0:2 ohm. The speed 
18 Maintained constant by the regulator, 
which shifts the brushes, up to 1,300 or 
1,400 volts ; beyond this value the regulator varies a resistance 
: а shunt circuit across the field magnet winding, 80 a8 to 
vig deus the field. The brushes traverse an arc of almost 
шаш opposite the middle of the pole-pieces when the 
a е are stopped. The variations of speed under 
the HORE do not exceed 1 per cent. on either side of 
1 5 an 19 75 motors are coupled to three-phase alter- 
the m us п are put in parallel with the greatest ease. All 
Fach rs have undergone the same tests as the generators. 

motor is provided with a fly-wheel of 8,800 kg., and 


а similar fly-wheel is mounted on the shaft of the alternator 
coulped to each motor, as shown in fig. 10. 

The special direct-current generator employed to make 
the high-pressure tests is of unique interest. It is of the 
two-pole internal revolving field type, running at 600 


revolutions per minute. The stationary external armature 


consists of 48 coils of 500 turns each, of wire having a 
cross-section of 0°? mm?. The machine is capable of gene- 
rating 1 ampere at 23,000 volte, and has an armature 
resistance of 700 ohms. The commutator is composed of 
96 segments, insulated with air spaces, and is of course 
Stationary. The current is collected b 

means of two little metal brushes whic 

slide over the internal surface of the 
commutator, carried round by the magnet 
shaft. Commutation is facilitated by the 
connection of condensers in shunt to the 
gaps between the successive commutator 
segments. The bore of the armature is 
580 mm., and the length 300 mm. 

Nome of the details of this machine will 
be gathered from the accompanying illustra- 
tions (figs. 7 and 8); it is, we believe, 
absolutely the only direct current machine 
in existence working at the high pressure 
of 23,000 volts. It wil] be noticed that 
the output, at 1 ampere, is 22 Kw. 

We understand that M. Thury has never 
had to repair the field magnets of any of 
his machines, some of which have been 
running 15 years, and no commutator has 
ever been replaced through wear; the 
upkeep in the series installations, for which 
M. Thury is noted, is practically nil. Some machines 
have been running 18 hours a day for 6 years with the same 


carbon brushes ! 


York Tramways.— At the meeting of the York Tramways 
Co. last week, Mr. Kincaid (chairman), said that they were 
re-railing the whole of their permanent way. It was 
very desirable that the company should be empowered by the 
Corporation to substitute clectric for horse traction. 


Fic. 10.—400-H.P. Мотов Drivina THREE PHASE ALTERNATOR. 


Burnley Tramways.—The T.C. has decided to proceed 
next year with the construction of three branch tramway 
lines in Accrington, Manchester, and Todmordon Roads, at 
an estimated cost of £24,348. To meet the prospective 
increase of current, the Electricity Committee sought to 
spend £4,500 on extensions to the generating plant, 
but this proposal was referred back, the opinion being ex- 
pressed that it was not necessary to extend the plant. 
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In water-power electrical installations, especially when lied 
HYDRAULIC TURBINE GOVERNOR. to private hones lighting, Messrs. W. Günther & Bons have found 


that it is very important that the turbine and dynamo should run at 


А ‚ : i tive of the number of lights burning at one 
We illustrate herewith the latest form of hydraulic governor of constant speed irrespective g 
Messrs. W. Günther & Sons, of the Central Engineering Works, time. The securing of this constant speed at all loads has been 


: ; А опе of the chief points aimed at in their investigations; this, we 
Oldham, applied for the speed control of their water turbines for understand, is accomplished by their new governor, thus dispensi 


entirely with the necessity of adjusting the governor when the load 
is constantly varying. Hunting is overcome by the internal arrange- 
ment of the governor permitting the rapidity of the piston's 
motion to adapt itself to the amount of load thrown off or on ; thus 


UI 
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Fic. 1.—GIBARD TURBINE FOR PRIVATE HOUSE INSTALLATION. Fic. 2.—“ SPECIAL IMPULSE" TURBINES AND GOVERNORS FOR 
CENTRAL STATIONS. - 
electrical work, where the fall is sufficient to permit of their use. with a very light variation of load the piston moves very slowly, 
In common with all hydraulic governors, the governor head in its whereas with a large change the piston first moves rapidly, and then 
rise or fall opens or closes a small valve which admits the pressure gradually more slowly. 
water to one or the other side of the hydraulic cylinder, the piston In order to start and etop the turbine quickly, a special valve is 


FERRANTI ENGINE AT NEILSON REID & Co.’s Locomotive WoREs. 


of which in its motion opens or closes the adjustment slide, thus incorporated with tha governor itself, so that the attendant, by 
varying the amount of water admitted to the turbine, and con- merely moving this small handle, can start or stop even the largest 
trolling the speed aud power. turbines. ees 
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Adjustments are provided in al] cases for regalating the sensi- 
tiveness of the governor, and also for regulating tbe speed while 
running, should the latter be required. In actual trials with a 
private-house plant the full load has been suddenly thrown off 
without the turbine racing, and steady running has been obtained 
with so small a load as two 16-0. p. lamps. 

Fig. 1 illustrates one of Messrs. Günther & Sons’ 15-in. Girard 
turbines for private-house lighting, for mounting direct on ths ваше 


Crompron Motor Drivinc RIEDLEBR PUMP. 


base-plate as the dynamo, the governor and its attachments being 
clearly shown. Fig. 2 shows one of six of their Special Impulse 
turbines and governors for a central station, the power being trans- 
mitted toa distance of about three miles at 5,500 volts; the four 
large turbines have 54-in. wheels, develop 230 н.р. each with 600 ft. 
fall and are direct-coupled to three-phase generators, whilst tbe 
two small turbines are for excitation and lighting. 

The governors themselves are made in several sizes on the inter- 
changeable system, thus ensuring the greatest accuracy and 
securing the necessary high finish requisite for machines of such 


sensitiveness. 


ELECTRIC DRIVING IN LOCOMOTIVE 
WORKS. 


А соор example of electrical power driving for an engineer's work- 
shop can be found at Mrssrs. NREILSOR, REID & Co's works, Spring- 
burn, Glasgow. Some time ago they installed a Schuckert dynamo 
and Ferranti engine of 1,000 H.». We- learn that this has 
been in continuous 3ervice since last summer 
with very satisfactory results. The load was 
previously taken by four or five smaller sets, 
whereas now Messrs. Neilson, Reid & Co. are 
in the happy position of being able to shut 
down all their small sets and run the one large 
веб with a corresponding decrease in the 
cost of running, superintendence, &c. The out- 
put obtained from aset doing work of this kind 
would be rather surprising to engineers in 
some of our small lighting or power stations, 
e. 9., an extract taken from the station log-book 
for last January, shows that the average output 
during the day was 6,500 unite, during the 
night 5,700 units, and on Saturdays 3,360 units, 
or a total for the week of 64,360 units. The total 
units per year of 50 weeks was 3,218,000 units, 
or considerably in excess of that obtained from 
a large number of central stations in the 
British Isles. Superheated steam at approxi- 
mately 200 lbs. pressure is used, and although 
the set is only of 1,000 r.H.P., the extremely 
good figure of 13:6 lbs. of steam per LH P.-hr. - 
was obtained at full load, while at three- 
quarter load it was 13:32 lbs. and at half-load 
14:59 lbs. The vacuum, when tests were 
made, was not good, the average being only 24 in. 


Bangor and its Consulting Engineer.— Mr. Medhurst, 
electrical engineer, having sent in an account for £85 to the 
Bangor City Council, the Lighting Committee, on September 3rd, 
recommended that £9 only should be paid. To avoid threatened 
litigation it was decided to offer Mr. Medhurst £35 in full settlement. 


RECENT APPLICATIONS OF ELECTRO- 
MOTORS. 


Electrically-driven Riedler Pump. 


WE illustrate herewith a single-acting “ Riedler pump, coupled to 
a Crompton motor, by which it is driven through single reduction 
gear. The duty of the pump is to lift 4,000 
gallons per hour against a head of 260 ft., and 
the motor is designed to work on a 450-volt 
circuit, the pump speed being 150 revolutions 
per minute. This ensures a rapid and steady 
flow in the water column, while the mechani- 
cally-closed valves reduce the slip to a minimum, 
thereby securing a high pump efficiency, besides 
enabling the plant to be run at a high speed. 
For higher lifts the pumps are usually fitted 
with differential cylinders, whereby two impulses 
are obtained for each revolution, and this, having 
regard to the high speed at which the pump 
can be run, gives it a great advantage over 
ordinary three-throw pumps which ran at a 
low speed, on account of the valve gear. 

The pump here illustrated was made by 
Messrs. FRASER AND CHALMERS, and has been 
installed in the North Navigation Company’s 
workings in South Wales. Some larger seta 
by the same manufacturers are also in course of 


erection. 


An Electrically-driven Traverser., 


THE illustration which appears below shows a 
truck traverser which Messrs. CBoMPTON & Co., 
Lim1TED, of Chelmsford, have placed in operation 
at the Royal Albert Docks. This traverser is 
designed to carry a fully-loaded standard goode 
truck, weighing approximately 15 tons, and will 
transfer it from one line of through rails to 
another. It consists of a wrought-iron and 
steel framework running on eight cast-steel 
wheels, and is provided with ramps at the ends and through 
rails on which the truck stands. The traverser із moved 
from one line of rails to another by means of an electrically- 
operated winch fixed in a pit under the platform level, which 
draws it across by means of an endless chain attached to a stiff 
wrought-iron bracket projecting below the rail level into the chain 
race. 

The winch consists of a 54-B.H.P. Crompton series-wound re- 
versible multipolar motor, one end of which is coupled direct to a 
mild steel worm. This drives a bronze worm wheel, to the spindle 
of which is keyed one half of a claw clutch, the other half being 
cast solid with the steel sprocket wheel which engages with the 
chain. The worm and worm wheel are completely enclosed in a 
cast-iron case and run in an oil bath. A spur wheel is also keyed 
on to the winding shaft, which can be put in gear with a pinion 
across the top of the winch to enable the traverser to be operated 
by hand in the event of an interruption in the electrical supply. 
A brake is fitted on the motor spindle, which is held on by springs 
when the traverser is at rest, and there is no current going through 
the motor, but is held off by a specially-designed pot magnet when 
the motor is at work. The motor isof the enclosed ventilated type, 
fitted with carbon brushes and self-oiling bearings, requiring little 
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Truck TRAVERSEB WITH CROMPTON Мотов. 


or no attention. It is controlled by means of a liquid rheostat. 

The trucks are pulled on to and off the traverser by electrical 
capstans, and when in their positions against the platforms, are 
loaded and unloaded by electrically operated jib cranes. 

Another similar traverser is now in course of construction for 
the Victoria Docks. 

This traverser, as well as the capstans, cranes, hoist, and electric 
lighting throughout the who!e of this depót, has been provided 
by Messrs. Crompton & Co., Limited, of London and Chelmsford. 
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Worm Gear for Small Powers. 


In driving machinery by electric motors high ratios of speed reduc- 
tion are often required, especially of the smaller powers, as it is 
obviously uneconomical to run motors of 1 to 20 H.P. at speeds of 


HiGH-EFFICIENCY WORM GEAR. 


10 to 50 revolutions a minute; where large ratios, such as 20 : 1, 
40 : 1, or over, are required, it is usually a case, where belts are not 
feasible, of double or treble spur gear reduction, or worm gear. 
The former has many objections, and until recently worm reduction 
has been looked upon with suspicion by engineers as being ex- 
cessively wasteful. 

Thanks to the ease with which power is measured on motor 
circuits, it has been possible to carry out numerous experiments on 
the power absorbed by worm reduction gear, and starting with an 
efficiency of 67 per cent., which was considered good only three or 
four years ago, by careful selection of material, design of pitch and 
thread, and good workmanship, Messrs. Rosling & Fynn, Limited, 
have put on the market a worm gear with a reduction of 40: 1, 
having a guaranteed efficiency of 90 per cent. in the case of a 4-H.P. 
set, with the worm wheel running at 40 revolutions a minute, and 
91 per cent. in the case of a 10-н.р. set running at the same speed. 
Thus it is now possible to drive a shaft running at 40 revolu- 


M 
r 


— — 1 е Ae 


Fic. 2.—ErEÉcTBIC Hoist. 


tions a minute, with an over-all efficiency, including motor and 


gear, of 82 per cent. | 
The figure shows the arrangement. The worm wheelis of & special 


mixture of phosphor bronze and the worm is of tool steel, both 


accurately ground and polished ; they run in an oil-bath of ample VE 
gize, the end-thrust being taken up by ball bearings. ix 

Mesars. Rosling & Fynn, Limited, have had some of these sets in 
running for over two years, working steadily 8 to 10 hours a day, 
and so far there are no appreciable signs of wear. 


t — * 


Workshop Appliances. 
A NEAT method of driving a 20-ton overhead travelling crane with 
a single motor is shown in the adjoining view (fig.1). It will be seen 
that the motor is carried in an iron frame on the crab itself, and that 


№ 


кз 


- — * — — 
4 Е — 
— 2 i е 


M 


Fic. l.—ErnECTRIC TRAVELLING CRANE. 
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Fic. 3.—CIRCULAR Saw. \ 
the various motions of hoisting, traversing, and travelling аге 
obtained by means of fast and loose pulleys and belts. In figs. 2 | 
and 3 we illustrate a motor driving а one-ton hoist by worm gear, 
the mechanism being fixed at the top of the well; anda circular 
saw mounted direct on the shaft of a small motor, which can be і 
carried on the tool rest of а lathe. Тһеве devices emanate from the 
works of Messrs. Mather & Platt, Limited, of Salford. : 
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Electric Power in the Tyne District. motor for the pig 
Mrzssas. ERNEST E breaker. The electrical 
Scorr & MOUNTAIN, equipment for pig bed 
Ілмгтер, of New- crane also formed part 
castle-on-Tyne, who of the contract, to- 
gether with 14 10- 
ampere 16-hour arc 


have for many years 
been engaged upon 
electric power work, 
especially in the very 
extensive mining and 
industrial Tyne dis- 
trict, have recently 
furnished a complete 
electric driving plant 
to the Normanby Iron- 
works Co., Ltd., Cargo 
Fleet, Middlesbrough. 
The plant consists of 
a steam dynamo, 
developing 150 Kw., 
and one developing 
32 Kw., both at normal 
load. There is also a 
high-speed engine, 
developing 15 B. H. P., 
driving a four-pole 
dynamo, with an out- 
put of 9 xw. One 150- 
B.H P. motor and gear 
was supplied for a 
hoist, and a 15-HP. 
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ELECTRIC CRANE ADAPTED BY Messrs. Scorr & Mountain FOR CocHRANE & Co., OF 
MIDDLESF ROUGH. 


lamps for lighting the 
works. In fig. 3 we 
give a picture of the 
10-ton electrical pig 
bed crane and hoist. 
Messrs. Scott and 
Mountain have also 
recently furnisbed a 
number of motors for 
driving various heavy 
machines at the works 
of Messrs. Richardson, 
Duck & Co., Middles- 
brough. Specimens of 
these are shown here- 
with. Fig. 5 repre- 
sents a punching and 
shearing machine; fig. 
4 is a shearing and 
bending machine, and 
fig. 2 a squeezing and 
punching macbine. 


Fic. 5.—ELECTRICALLY-DRIVEN PCNCH AND SHEARS, 


—ELECTRICALLY-DRIVEN SHEARING AND BENDING MACHINE. 
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Electric Fans. 


THE application of electricity for motive-power purposes has 
created a revolution in the driving of fans for ventilation and 
other similar purposes. Prior to the introduction of electric 


Fan Driven By INpuction MOTOR. 


fans it was an extremely difficult matter to ventilate any public 
building with satisfaction, because of the noise created by almost 
whatever mechanical method of driving was adopted. The intro- 
duction of electric fans has, however, done away with all these 
troubles, and their application is now universal, public buildings of 
all kinds being very satisfactorily ventilated at a nominal cost and 
with a minimum amount of trouble. 

One of the earliest electric fans introduced was that to which 
was given the significant name of '' Cyclone," made by Matthews 
and Yates, Limited, of Cyclone Works, Swinton, Manchester. These 
fans are fitted with two types of motors, one being quite open, and 
the other perfectly enclosed. Both are, of course, especially 
designed for the work of fan-driving, and occupy a very small 
space in front or behind the fan, so as to offer hardly any obstruc- 
tion to the passage of air from the fan. 
= The firm having given special attention to the peculiarities of 
fan-driving and the production of a suitable motor, both of these 


t 


— 


Two-THROw Pump DRIVEN BY a BRUCE PEEBLES 
PoLVY PHASE MOTOR. 


already mentioned are very efficient, and move a remarkable 
amount of air compared with the power consumed. The 48. in. fan, 


for instance, is capable of removing from a room 12,000 cubic ft. of 
air per minute with an expenditure of 400 watts. 

The motors already described are for continuous current; but it 
is to the introduction of a fan to run satisfactorily and econo- 
mically on alternating-current circuits that the firm hss directed 
special attention. Mesars. Matthews & Yates, Limited, construct 
their alternating-current fans up to апу size desired, and, in fact, 


Hoist DRIVEN BY A BRUCE PEEBLES GEARED ELECTRIC Мотов. 


regularly stock up to 48 in. diameter. The motors are of the induc- 
tion type, specially designed to run at low speeds Being fitted 
with oil-ring lubricators, and being self-starting, they may be 
placed in out-of-the-way positions without fear of damage either to 
themselves or to their surroundings, the only attention required 
being occasionally to the oil wells. In addition to the open type 
electric fans made by this firm, the same motors are fitted to their 
blower and exhauster type of fans with equally satisfactory 
results. The firm also make enclosed type motors for independent 


use, fitted with pulley or reduction gearing, for driving machinery 
of various kinds. 


Bury Tramways.—The merits of the overhead and surface 
contact systems for the electric trams were discussed by the T.C. on 
September 4th. Alderman Mellor thought the Council should 
consider the surface contact system, which, he said, had been 
adopted at Exeter, Paris, Hastiogs, and Torquay. It was, however, 
pointed out that the Tramways Committee had finally decided on 
the overhead system. A great saving having been effected on the 
contracts, owing to the fall in the market price of iron, an extension 


Fig. 1.—Cowan's MOTOR STARTER. 


of the Fairfield section of the tramways to the Workhouee is coR- 
templated. 
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Keyseating Machine. 

E accompanying illustration shows the “Globe” keyseating 
meis made by Messrs. Pollock, Whyte & Waddel, of Johnstone, 
N.B. This machine is specially designed for cutting key- 
seats accurately and rapidly. The frame of the machiue shown is 


- 


Moron.DnivgN KEYSEATING MACHINE. 


extended at the back, forming a scat for an electric motor; the 
latter ів of the variable-speed type, and gives a corstant cutting 
speed to the tool bar at any length of stroke. The machine is 
under-driven, the gearing being all contained in the frame, with 
proper arrangements for lubricating all the working parts. The tool 
bar works vertically through a long narrow hole ia th: talle, being 
clamped beneath in a slide moving in a 
guide at the front of the frame; and the tool 
bar may be fixed in the position to bring the 
tool to the prop.r distance above the table, 
to suit the potit ion of the work. The table is 
compound, and has an automatic feed in both 
directions lengthways of the machine, and a 
short cross hand feed. А micromet:r index is 
provided on the feed spindle, to indicate the 
depth of the cut to ,,';,th part of an inch. 
The tools are of the simplest construction, 
and are fitted into a slot in tue bar, with a 
timple device for relieving the tool trom the 
Work on the up-stroke. Tunis machine will cut 
Perfectly flit and smooth keyseats from } in. 
up to J in. in width, the toot cutting the full 
width. With tho use of the cross travel on the 


table, keyseats up to 54 in. wide may be cut a Ü e 
We UIT Ip 8 
d — 8 | uh “| 9 ә 3 
J , 


With а single tool. The table is 30 ia. square, = 
aad at a convenient height from the floor for C4 

handling work. A smaller machine of the 
"ime type is made, having a maximum cut- 
tiog stroka of 15 ia., for keyseats up t> 1} in. 
wide. The gearing isall machine cat, and the 
Motor pinion is of raw hide, thus ensuring 
Snooth running. The machine is started and 
‘topped by means of an improved friction 
clateb. Besides keyseating, these machines 
are capable of doing a great variety of other 
Work, such as machining slots, all kinds of 
internal slotting, and a large vatiety of plain 
ace machining. 


Cowaus' Motor Starter. 


75 C.S. patent motor starter, shoan in 
Er l and 2, has been designed, anl is 
iini manufactured, by Messrs. Cowans, Limited, to meet the 
ant for a starter of amp! t mechanical strengtb, and simple, 


‚ Compact, and efficleu, in 1:8 arrangement. 


It is designed on new lines, and is intended to stand on the floor, 


the handle being in a convenient positioa for operatiag the starter. 


Те аге no connecting wires between the contacts and the resist- 


“H 


C - 


1 


ances. The latter are of a type which will stand being raised to a red 
heat without injury ; they are also easily replaceable. The apparatus 
has a slow movement for starting, so that the current cannot be 
switched on too quickly. It is fitted with no-load release and non- 
inductive shunt break. The starter has a good appearance, and 
while it can be supplied to suit any specification, a great advantage 
of its design consists in the general arrangement by which any 
special fitting, such as horse-power indicator, р.р. main switch, &c., 
can be added at any time without any interference with the 
essential part cf the apparatus, The principal features of the device 
are :—The working parts are enclosed, but easily accessible; the 
resistance can only be cut out slowly by the attendant, aad 
consists of patent fireproof ironclad resistance units, any one of 
which can be easily replaced by a spare; no-load release is fitted to 
every starter; the resistance cannot b3 accidentally left in circuit ; 
all sparking parts are arranged to be easily renewable; the switch 
ia spring-break; all the terminals and all parts of the starter are 
easily accessible; all parts are made interchangeable; and only fire- 
proof material is used in its construction. 

The overload preventer acts by automatically insertiag the 
resistance in series with the armature, but the D.P. circuit-breaker 


cuts off supply by opening a main D.P. switch. 


The Use of Electricity in Iron and Steel Works.— 
A paper read at the meeting of the Iron and Steel Instituta at 
Düsseldorf, by Mr. F. Kylberg, dealt with this subject to a con- 
siderable extent from the blast furnace owners’ standpoint. At 
Differdingen, for example, there are nino engines using blast fur- 
nace gas, and they consume 2 9 cubic metres of gas per H.P.-hour (1024 
cubic ft.). Of these engines of 600 в.р. each, six blow the blast for 
four farnaces, and three generate electric power. There are also 
two smaller engines of 75 Н.Р. for electric lighting. Gas takea dire +t 
from the faroaces carries 10 grammes of dust per cubic metre. Hy 
cooling the gas this із reduced incidentally to 4 grammes, апі 
another gramme is deposited in the main to the fan. The firat fan 
gets rid of 1:5 grammes, and the s cond fan reduces the dust to 0:2 
or 03, the gas entering the engine with 0:1 to 0275 gramme рег 
cubic metre. Water, to the extent of 1 li're, is iojected into the 
fans for each metre uf gas passed through, and the fan pressure is 
equal to 8 in. of water column, equivalent to an increase cf 
b^ to 10° C. «f tempera'ure. These figures do not strike one as 
very favourable when compared with the methods of Mr. Thwaite. 
Оле ton of pig results in 4,570 metres of gas, of which 10 per cent. 
i3 lost by leakage nt the furnace throat, and 50 per cent. is used in 
heating the blast, leaving a surplus of 2,000 cubic metres, or about 
70,000 ft. for power, i.c., about 690 H.p.-hours per ton of pig iron 
produced. The author refers to the extreme difficulties of purifying 
the gas for use. The difficulties have been exaggerated so much 
that the earlier Continental attempts were made with gas ia an 
unpurified state, though the English patentees have always stated 
that purification was necessary. Even Herr Liirmann now admits 
purification to be necessary, but we are a little uncertain as to his 
present attitude on the whole question, for he seems to have altered 
his opinion from time to time in regard to the whole question of 
the use of the gas and its purification. No purification difficulties 


Б но 


Cow4N; Мотов STAkTER.— Fic. 2. 


A, 1 leotrical trippiag gear; 4’, р.р. main switch; B. Horte-power me ter; c, Non-inductive shunt break; 
р, Centrifagal brake; x, No-load release; ғ, Sauat regul stor; о, Fire-proof resistance unit. 


have been experienced in Eagland except where the Thwaite 
process has not been used. The remainder of the paper consiste 
of short descriptions of various appliances made for steel 
works, apparently by the Benrather works, who have recently 
constructed, or are constructing, a heavy crane for a Glasgow 


factory. 


A. • 
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THE ELECTRICAL POWER DISTRIBUTION 
SYSTEMS OF GREAT BRITAIN. 


Ir is no doubt true that, hampered by national conservatiem, 
curiously combined with its antithesis—the socialistic ten- 
dency to municipal trading—the establishment of large and 
comprehensive enterprises, with a view to develop the vast 
resources of our coalfields, and to apply them economically 
and cheaply to the distribution of power for industrial pur- 
. poses, has been long delayed. Nevertheless, е new era has 

dawned, practically at the same moment as the new century 
—for the Newcastle-upon-Tyne Electric Supply Company 
led the way, in 1900—1901, with its power station at 
Wallsend-on-Tyne. 

Long before that time other projects had been put for- 
ward; in 1897 the whole subject of power distribution in 
bulk was considered by a Joint Committee of the Houses of 
Lords and Commons, several Bills having been introduced 
into Parliament with the object of authorising under- 
tukings of this description, and the Committee in its 
report in 1898 drew up a most important series of recom- 
mendations, tending to liberate the electrical industry from 
the oppression of the local authorities, and to enable large 
power distribution schemes to come into existence, 

In the meantime, one company—the Midland Electric 
Corporation for Power Distribution, Limited—not content 
to wait for the awakening of the British Parliament to the 
necessities of modern industries and the means of supplying 
them, was quietly obtaining a succession of provisional 
orders, covering practically the whole of a densely- 
populated area in the Black Country, with the result that 
this company has succeeded in making a good second to the 
Newcastle company. 

The great battle, however, fell to the South Wales Elcc- 
trical Power Distribution Company in 1900. This com- 
pany’s Bill was considered by a Select Committee of the 
House of Commons for many weeks; in the end, the Com- 
mittee decided that any local authority which was “ unable 
or unwilling to provide, on reasonable terms, and within a 
reasonable time, a full and adequate supply of electrical 
energy for any purpose to any company or person applying 
for the same within its district,’ should be deprived of the 
power to prevent other authorised undertakers from supply- 
ing the demand. 

From that memorable epoch dates the real history of 
power distribution in bulk in this country. At this moment 
some 15 companies are engaged in carrying out or pre- 
paring huge schemes, which, it is hoped, will bear good 
fruit. Some particulars relating to these projects are given 
below; while, on the opposite page, we give an outline map 
showing the areas and situations occupied by the respective 
schemes :— 


Clyde Valley Electrical Power Co., Lid. Formed in 1901 to supply 
electricity in parts of Lanark, Renfrew, Dumbarton, and Stirling, 


an area of 732 square miles. Stations of 4,500 KE. each to be built: 


at Yoker and Motherwell, and another at Crookston. Tbree-phase 
alt ernat ing current; motor- generators kor lighting supply. Capital 
£900,000, with power to borrow £300,000. Engineer, David Robert- 
son, Glasgow. 

Cornwall Electric Power Co., Ltd.—Formed in 1902 to supply elec- 
tricity in practically the whole of the county of Cornwall. Stations 
to be built at St. Blazey and Phillack. Capital £450,000, with power 
to borrow £150,000. Engineers, Messrs. Baker & Appleby, 17, 
Shaftest ury Avenue, London, W. 

County of Durham Electric Power Supply Co., Lid.— Formed in 
1900 to supply electricity in the county of Durham, an area of 250 
square miles. Stations at Gateshead and Durham. Power gene- 
rated at 10,000 volts alternating polyphase. Capital £500,000, with 
power to borrow £166,000. Secretary, Mr. G. J. Somerville, Surrey 
House, Victoria Embankment, London, W.C. 

Cleveland and Durham County Electric Power Co., Lid. Formed in 
1900, to supply electricity in the North Riding of Yorkshire and in 
the county of Durham, an area of 820 £q. miles, population 750,000. 
Stations to be built at Consett, Witton Park, Haverton Hill, 
Wingate, Lanchester, Carlin How, and Aycliffe. Power generated 
at 10,000 volts on the three-pbase system. Capital £1,000,000, with 
power to borrow £333,000. Engineers, Messrs. Bramwell & Harris. 
Offices, Royal Exchange, Middlesbrough. 

Derbyshire and Nottinghamshire Electric Power Co., Lid. Formed 


in 1901, to supply the whole ofthe county of Nottingham, and part 


of the county of Derbyshire, an area of 1,570 sq. miles. Four power 
atations to be erected at Colwick, Trowell, Newbold, and Warsop. 
Capital £1,800,000, with power to borrow £600,000. Engineers, 
Messrs. Bramwell & Harris; electrical engineer, Mr. A. C. Ford; 
secretary, Mr. E. Barker, Queen's Chambers, Nottingham. 
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Gloucestershire Electric Power Co. 144. — Еоттей in 1901 to supply 
electricity in the county of Gloucester. Stations to be erected at 
Stroud and West Dean. Capital £250,000, with power to borrow 
£83,000. Engineer, Mr. G. L. Addenbrooke. Messrs. Minet, Pering, 
Bmith & Co., 7, St. Helen’s Place, London, E C. 

Kent Electric Power Co., Lid.—Formed in 1901 to supply elec- 
tricity in the county of Kent. Stations to be built in the districts 
of Strood, Bleam, Dover, and Tonbridge. Capital £750,000, with 
power to borrow £250,000. Engineers, Messrs. G. L. Addenbrooke 
and A. A. C. Swinton. Messrs. Minet, Pering, Smith & Co., 7, St. 
Helen’s Place, Е.С. ? 

Leicestershire and Warwickshire Electric Power Co., Lid.—Formed 
in 1901 to supply electricity in the counties named, an area of 1,340 
square miles, with a population of 760,000. Stations to be built at 
Newbold-on-Avon, Leamington, Shustoke, Hinckley Glenfield, and 
Measham. Capital £750,000, with power. to borrow £250,000. 
Engineers, Messrs. Bramwell & Harris. 

Lancashire Electric Power Company.—Formed iu 1900 to supply 
electricity in the County of Lancaster, excluding Manchester, 
Salford, Liverpool, Bootle, and Stockport, part of Bolton, &c, an 
area of 1,200 equare miles. Four generating stations are to ba 
built—at Aspoll, Parr, Little Lever, and Trafford Park. Capital 
£3.000,000, with power to borrow £1,000,000. General manager, 
Mr. W. J. Herring. 

Midland Electrical Corporetion for Power Distribution, Limited. 
—Formed in 1897, to supply electricity in Wednesbury and a 
number of adjoining towns and districts, an area of 90 square miles. 
Generating station at Tipton. Power generated at 7,000 volts oa 
the two-phase system. Capital, £200,000. Engincers, Messrs. 
Kincaid, Waller & Manville. Secretary, Mr. G. Saies, 73, Lichfield 
Street, Wolverhampton. Chief engineer and manager, Mr. J. H. 
Mclean. A full description of the Ocker Hill station appears on 
pp. 423—427 of this issue. 

Neweastle-on-Tyne Electric Supply Co, Ltd.—Formed in 1889, to 
supply the city of Newcastle-upon-Tyne ; further powers in 1900, 
to supply in Walker and Wallsend, Gosforth and Long Benton; 
and in 1902 to supply in the county of Northumberland, an area of 
356 sq. miles. Generating stations at Neptune Bank (5,000 Kw.) 
and Riverside (constructing), Wallsend, and at Pandon Dene, 
Newcastle-on-Tyne (1,500 &w.). Power generated at 6,000 volts on 
the three-phase system, distributed at 440 volts three-phase, and 
480 volts p.c. Agreement with County of Durham Electric Power 
Supply Company to supply electricity in bulk to the latter. Capital 
expended £500,000. Engineer, Mr. C. H. Merz; manager, Mr. J. 8. 
tae secretary, Mr. M. Short, 50, New Bridge Street, Newcastle- 
on-Tyne. i 

North Metropolitan Electric Power Supply Company, Limited.— 
Formed in 1899 to supply the suburbs north of London, an area of 
325 square miles Generating stations at Hertford and Parnet. 
Power generated at 2 x 230 volts, direct current. Capital £520,000, 
with power to borrow £166,000. Becretary, Mr. Q. J. Somerville, 
Surrey House, Victoria Embankment, London, W.C. 

Shannon Water and Electric Power Company.— Formed in 1897, 
and empowered by Act of Parliament in 1901, to develop the 
River Shannon water-power and to supply electricity within & 
radius of 30 miles of Limerick, &:.. A generating station will b3 
erected at Cloonlara. Capital £360,000, with power to borrow 
£120,000. Secretary, Mr. A. H. Walkey, 31, Cc llege Green, Dublin. 

South Wales Electrical Power Distribution Co., Ltd. —Formed ia 
1900, to supply electricity in the counties of Glamorgaa and Mon- 
mouth, an area of 1,050 sq. miles, including Newport, Cardiff, 
Swansea, Mertbyr, &c., and large colliery and manufacturing dis- 
tricts. Stations to be built at Pontypridd (description of laying of 
foundation stone, ErEcTRICAL Review, May 9th, 1902), Neath, 
Panteg, and Llantranum. Capital £750,000, with power to borrow 
£250,000. Engineers, Messrs. Bramwell & Harris; offices, 5, Great 
George Street, Westminster. 

"Yorkshire Electric Powcr Syndicate, Lid —Formed in 1900, to 
supply electricity in the West Riding of Yorkshire, a dense manu- 
facturing and colliery district, area 1,800 £q. miles. Generating 
stations are to be built at Methley, Wath, Thornhill and Bingley. 
Capital £2,000,000, with power to borrow £666,000. Engineers, 


Messrs. Baker & Appleby ; secretary, Mr. J. Milacs, 4, South Parade, 
Leeds. 7 | 
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The Econometer.—Messre. Meldrum Bros., of Man- 
chester, have sent us a pamphlet concerning the econometer, an 7 5 
ment for continuously weighing the products of a fornace. af a 
frequently been urged in these columns that a furnace A ат 
production is really an apparatus for producing CO» and : " D 
furnace users had to pay for the air they use, they wou a 
to it tbat their furnaces turned out a maximum percentage 
The econometer shows en 
percentage of CO,, and, if made a recording instrument, Peu 
enable employers to pay their stokera by results, or on the е; : 
percentage of CO; produced. Thus, if the econometcr shows ре 
cent. of СО», air has been used to the extent of 95 Pere 
theoretical quantity. With 15 per cent. of CO», the air is 1 е 
But some excess of air canno 2 
avoided, and it is exceedingly probable that the tbeory of T! | 


of a furnace, Properly 
be of great value in enabling? 
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ELECTRIC TRACTION NOTES. 


(Continued from page 422.) 
Lake Como Electric Railway.— Reuter reports that 


an official announcement has been made that the electric line, 
about 100 kilometres in length, along the shore of Lake Como by 
way of Chiavenra, Colico,-and Sondrio was opened to traffic on 
4th inst. On that day four expresses, 20 passenger trains, and four 
gods trains were running. The electric power is transmitted from 
the Falls of the Adda at 20,000 volts. At the sub-stations the 
circent is reduced to 3,000 volts and transmitted to the trains 
through overhead contact wires. The power derived from this 
source will also be applied shortly to working the motors and electric 
ca'riages on the Lecco-Colico line. 


Littlehampton.— The D.C. is to receive a deputation 
from the B. E. T. Co. to discuss the desirability of extending the com- 
pany's tram system along the coast from Worthing. 


Liverpool.—The trolley wire in Aigburth Road, Liver- 
pool, was subjected to an unexpected test during the gale on 
Wednesday morning. 4A tree with a trunk 13 in. in diameter at the 
lower end was broken by the force of the wind and fell across the 
trolley wire. Tbe wire was borne downwards out of the horizontal 
but was not broken. Traflic was only delayed by the occurrence 
for 71 minutes on the Aigburth section and for 15 minutes on the 
Garston section during the removal of the tree. 

The City Council last week confirmed the recommendation of the 
Tinance Committee that compensation ba paid to three directors 
of the old Liverpool Tramways Company, under Sec. 6 of the Liver- 
pool Corporation Tramways Act of 1397, viz, to Bir David Rad- 
cliffe, £5,600: to Mr. William Bushy, £1,559; and to Mr. James 
Ivichardsoo, £1,335. The payments were compulsory under the 
piovisions of tbe section of the Act named, and bad been calcu- 
lated in accordance with the provisions. 

Demands for further extensions of the Liverpool electric tram- 


ways service continue to be made by residents in different parts of 
the citv. 


Mirfield.—Às the result of a conference, the British 
Electric Traction Company has ex pressed its willingness to take over 


tt e powers of the Huddersfield T C. and commence the extension 
of the electric tiamway to Mirfield at once. 


Newcastle-on-Tyne.—At the last meeting of the City 
Council Mr. Cail presented a report from the Tramways Committee 
relative to the construction of tramways authorised by the 
Newcastle-on-Tyne Corporation Tramways Extension Act, 1902. 
The extensions are in the direction of Walker. It was important, 
the Committee said, that the construction of the tramwaya should 
commence at once, and should be proceeded with as rapidly as 
possible in order that they might be completed within the times 
l.mited by the Act; aud the Committee recommended the Council 
tnat they should Ъз authorised to carry out the work. The report 
was adopted. 


Newport (Mon.).—Electricity as a motor power for the 
conveyance of passengers and vehicles will be put to use in а new 
aud novel form at Newport, where it will be employed on the trans- 
porter bridge now being constructed across the Usk. The necessity 
of having à means of communication across a river nearly 300 yards 
wide, and with a tidal variation of 40 ft., which would not interrupt 
tLe passage of vessels and disturb trade, caused the adoption of 
designs of an uncommon character. The bridge will be of а 
euspensory character, the towers on each bank being 250 ft. high; 
the transmitting body being a large car 30 ft. x 40 ft, which will 
accommodate passengera and vehicles, and will alternate from side to 
side of the river at a height of 170 ft. above high water. The total 
weight of the vertical cables when fully loaded, will be just over 
100 tons, and one minute will be the time occupied in crossing from 
bank to bank. Mr. Alfred Thorne, Westminster, is erecting the 
bridge to the designs of M. Arnodin, the eminent French engincer, 

the estimated cost being £100,000. 


Salford,—At the last meeting of the Council Councillor 
Thompson said he noticed from the minutes of the Tramways Com- 
mittee that the overhead electrical equipment at the corner of 
Frederick Street and Broad Street, Pendleton, was to be recon- 
structed. He would like to know who was responsible for the 
waste of public money incurred by this work having to be done 
over again. Alderman Linsley replied that the work at that 
junction was done during the time when the Electric Light Com- 
mittee had such mattcrs in hand. It had been admitted that the 
work was unsatisfactory, and the Committee had therefore decided 
to have the equipment at the junction altered. 


Shanghai.—The municipality is said by an American 
exchange to have rejected the electric traction propositions sub- 
mitted by various clectrical concerns in July. 


Spain.—The work of converting the horse tramway 
between Barcelona and San Andres into an electrical line has been 
completed, traffic being re-started on the 1st inst. 


Worthing.—The T.C. has engaged Messrs. Burstall and 
Monkhouse, at a fee of 125 guineas, to prepare the necessary plans, 
&c., in connection with the application for an order authorising the 
construction of electric tramways in the borough. 


TELEGRAPH AND TELEPHONE NOTES 


American Pacific Cable.—A New York paper says 
that the Commercial Cable Co. will reject the U.S. Government's 
terms for the Pacitic cable. The company especially dislikes the 
requirement for an iadependent cable from the Philippines to 
China, duplicating the Eastern extension of the company’s line, 
and infringing its exclusive claim. . 


Burnley Municipal Telephones.—The Burnley T.C., 
in conjunction with the Corporations of Nelson, Colne, and Tod. 
morden, is considering the advisability of establishing a munici 
telephone exchange for the Burnley exchange area. All the local 
anthorities in the district have been invited to support the scheme. 


Durban Telephones.—The T.C. propose to establish a 
new telephone exchange at a cost of about 4 80, 000. 


Sheftield Telephones, — The E.L. Committee has re- 
commended the T.C. to apply to the Р.М О. for a license to estab- 
lish a municipal telephone system in the city, and to ascertain 
whether the National Telephone Company is prepared to sell its 
undertaking to the Corporation. 


Telegraph Wire Export Trade, — Although a six- 
figure total is recorded the exports of telegraph wire and apparatus 
connected therewith from this country during tbe past month were 
relatively quiet having regard to the recent heavy shipments. The 
exports during August reached a total of £391,207 as compared with 
the 4897, 601 ia July last and £900,358 in August, 1901. Turniog 
now to the returns for the civht months endiug with August last, 
tbe shipments during that period have amounted to only £2,175,993, 
which ccntrasts with £2,072,858 in tne first eizLt months of 1901. 


Turkish Telegraphs.— Tbe Turkish Government has 
decided to erect a new telegraph line between Tripoli and Fy zzan. 


Wireless Telegraph "Tariff, —4A news agency announces 
that Signor Marconi has arranged with the Minister of Posts and 
Telegraphs a tariff for wireless telegrams between Italy and America 
and England. The charge for such despatches to the United States 
is said to be 60 centimes a word, and to Hogland 12 centimes. The 
wireless telegrams, adds the sgency, will b3 sent direct from 
Marconi'à new station on Mount Gargano, which is nearly 6,000 ft. 
hivb. We fear this looks uncommonly like counting one's eggs 
before they are hatched. Bat is it trae? 


Wireless Telegraphy.—4A Central News dispatch says 
that the King of Italy has given ordera for the battleship Carlo 
ber /) to be placed at the disposal of Mr. Marconi for his wireless 
telegraphy experiments between Europe and America. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Ashford (Middlesex), — September 25th. No. 1, 
dynamoer, booster, storage battery, switchboard, &c.; No. 2, feeders 
and wiring. See Official Notices“ to-day. 


Aston Manor. — September 19th: Coal bunkers aud 


conveyor for the electricity works. See ‘Official Notices” 
August 29th. 


Bedford.—September 15th. Two boiler feed pumps. 
Bee “ Official Notices " August 29th. 


Belgium.—Scptember 13th. Tenders are being invited 
until the 13th inst. by the Belgian Government, for the supply of 
the p'ant and apparatus required for an electric hghting and power 
trauemission irstallation in the new Constructional Arsenal, Longue 
Rue d'Argile, Autwerp. Tencer; are to- be sent to L'Arsepal de 
Construction, Marché-aux-Grains, Antwerp, whence particulars 
may be obtained. 


Bexley.—September 30th. (а) Transformers and pillars, 
condenser, air pump, water softener, &c. (b) Feed pumps and pipet. 
(c) Travelling стап. See Official Notices to-day. 


Blackburn. — September 29:h. Electrically - driven 
travelling crane. See Official Notices” to-day. 


Bristol.— September 30th. Two 750-Kw. single-phase 
steam alternators. See ‘Official Notices September 5th. 


Burton-upon-Trent.—September 80th. Supply and 
laying of electric mains, conduits, junction boxes, &c. Веб 
*" Official Notices to day. 


Christiania.—September 13th. Telegraſog- Teleſon- 
material," for the Norwegian State Railways. See this column va 
August 15th. Further particulars can be obtained on application 
the office of the Inspector of Telegraphs, Stoners Gade, С : 
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Dresden, — October Ist. A competition for a safety 
apparatus in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 
of the town of Dresden (Saxony). prizes of 5,000, 3,000 and 
2,000 marks will be awarded. 


Dumfermline.— Offers wanted for tbe lighting of 
Lockside coal and fireclay worke, Townhill, Dumfermline. 


-Dundee.—September 24th. Section A, water-tube 
boilers, with mecbanical stokers and superheaters; Section B, 
induced draught apparatus, also carbons for public lamps. See 
two “ Official Notices September 5th. 


Dungannon.—September 24th. Gas producer plant, 
gas engines, dynamos, &c., for the Council's electricity scheme. See 
‘Official Notices” September 5th. 


France.—September 15th. The municipal authorities 
of Paris are inviting tenders until the 15th inst. for the supply of 
one 20-H.P. one 30-н.р., and one 7-H.P. electric motor for the 
municipal wood-block paving factory. Particulars may be obtained 
from, and tenders are to be sent to, L'Hotel de Ville, Paris. 


Grimsby.—Se} tember 20th. Continuous-current motors 
for letting out on hire. See Official Notices to-day. 
` 


Italy.— September 27th. The Italian Department of 
Public Works will on this date consider offers for the сопсевігр of 
an electric tramway between Bayonne and Vigo. 


Launceston (TasmManra).—September 15th. The Cor- 
poration wants tenders for polyphase generating, transmitting, 
transforming and distributing apparatus, reconstructing existing 
plant, enclosed arc lamps, &c. See “Official Notices " May 23rd. 


N.E. Railway.—October 7th. 
viting tenders for the complete electrification of about 37 miles 
of standard gauge line (double track mostly) For further 
particulars see our Official Notices July 25th. 


Norway. — September 13th. The Norwegian State 
Railway authorities in Christiania are inviting tenders until the 
13th inst., for the supply of 274 tons of galvanised iron wire, 5,900 
porcelain inaulators, &c., for the telegraph service. 


Shanghai.—October 30th. (0) Two 500-kw. steam 
alternators ; (b) switchboards; (c) two condensers and pumps. See 
" Official Notices " to-day. 


Spain.—September 19tb. Tenders are being invited 
until September 19th by the municipal authorities of Cabeza.del 
Buey (Badajoz province), for the concession for the electric lighting 
of the town during a period of 25 years. Tenders are to be sent to 
El Secretario del Ayuntamiento dc Cabeza del Buey (Badajoz), 
whence particulars may be obtained. 


Spain.—September 20th. Tenders are .being invited 
until September 20th, by the municipal authorities of Malagon 
(Ciudad Real province) for the concession for the electric 
lighting of the town during a period of 20 years. Tenders are to 
be sent to El Secretario del Ayuntamiento de Malagon (Ciudad 
Real), whence particulars may be obtained. 


Spain.—Septcmber 23rd. Tenders are being invited 
until the 23rd inst, by the municipal authorities of Celanova 
(province of Orense) for the conceseion for the electric lighting of 
the town during a period of 20 years. Particulars may be obtained 
from, and tenders are to be sent to, El Secretario del Ayuntamiento 
de Celanova (Orenre). 


Spain,—September 29th. The Public Works Depart- 


ment, Madrid, wants offers for concession of an electric tramway 


between Vigo and Bayonne. 


. St. Petersburg.— November Ist (14th) The T.C. 
Invites tenders for the reconstruction of the three town tramway 
lines, hitherto worked by horse traction, with electrical power, and 
the construction of an electric station. The terms of the tender, 
also application forms with particulars, will be sent free at 
once either by post or wire. The last date for the production 
of projects and offers is as &bove, and applications should be 
addressed: Stadt Amt, Bt. Petersburg, Russia. 


Swindon.—sSeptember 19th. Lighting switchboard and 
all accessories. See "Official Notices" September 5th. 


Tien- Tsin, — November 80th. The Municipal 
Becretary at Tion-Tain is calling for proporcals for the lighting of 
1525 British concessions by electricity. See this column for August 


The directors are in- 


CLOSED. 


Brighton.—The T.C. has accepted the tender of Messrs. 
Sattin & Evershed for the sum of £919, to extend the existiog 
tramway power station. 


Bury (Lancs.).—The following tenders for the elec-ric 
tramways were accepted by the Т.С. on September 4th: — Meesrs. 
Walter Scott, Limited, for 2,500 tons of rails and 80 tons of fish- 
plates; Messrs. Ibbotson Bros. & Co., Limited, Sheffield, for 22 tons 
of fish-bolts and nuts; the Cooper Patent Anchor Rail Joint Cum- 
pany, Limited, Leeds, for anchor plates and fixing. 


Darlington.—The Corporatioh has placed an order fur 
100 meters for the ensuing 12 months with Messrs. Ferranti, Ltd. 


Dartford. — The U.D.C. has accepted the tender of 
T. Ledward & Co. for the supply of an atmospheric condenser with 
tank and supporting columns for the electric light works at 
£1,579. 


Durban.—The equipment of the new Natal Governmcnt 
Railways machine shops is being supplied by the South African 
General Electric Company, and includes 119 electric motors, 15 to 
4 H.P., and six 800-1.H.P. steam dynamos. 


Exeter.— The T.C. has conditionally accepted the tender 
of the British Westinghouse Company in the sum of £29,707 
for the supply of the generating plant and equipment for the new 
electricity works. 


Market Drayton.—Messrs. Pritchetts & Gold, Limited, 
have obtained the order from Messrs. Edmundson's, Limited, fur 
the storage battery of 240 cells for the Market Drayton elect ic 
lighting station. 


Motherwell.—The T.C. bas placed with the Whec'er 


Condenser and Engineering Co. the contract for the condensing 
plant in connection with the electric light extension, at £3,594. 


Newport (Mon.).—The following orders have just ben 
placed by the Corporation for plant for their new power station :— 
Messrs. Markham & Co., Ltd., engines, £4,200; Messrs. Witting 
Bros, Ltd., generator, £1,975; Messrs. Babcock & Wilcox, Ltd., 
boilers, £1,964 6s. 8d.; overhead construction extensions to borough 
boundaries, Messrs. W. T. Glover, Ltd.; rails and fishplates, Messrs. 


. Alex. Penney & Co., Ltd., £7,802. The latter subject to guarantee- 


ing delivery of 500 tons within five weeks, and the balance two 
weeks later. These rails will be manufactured at Charleroi. 

Some of the tenders sent to Newport Corporation for the electrical 
wiring and fitting for their new asylum and for the generating 
plant were received late, and at the last meeting of the committce 
which has the matter in hand it was decided to consider them. 
Ultimately it was decided to recommend the Council to accept the 
tender of Messrs. Lowdon Bros. & Co. for the wiring and fitting at 
£2,500; and that of Mr. Bertram Thomas for generating plant at 
£3,433. The Committee’s recommendation states that neither of 
these tenders is actually the lowest for the respective works. 


Stockport. — The T.C. has accepted the following 
tenders : — Renewal of battery at the electricity station, the E. P. 8. 
Co., Ltd., 4445; feed-water pipes to new boilers, Pabcock & Wilcox, 
4115; reconstruction of tramway junction at Heaton Lane, Tiviot 
Dale, and Bridge Street, the Lorain Steel Company, Limited, 
#598 178. 6d.; points and crossings, the Lorain Steel Company, 
Limited; 10 tramcars, Messrs. Dick, Kerr & Co, Limited, 
£5,900. 


Worthing.— The T.C. has accepted the tender of Mess s. 


Blackwell & Co, Limited, for thé supply of steam and exbaust 
pipes, condensing plant, &c., at the electric light works, at £135. 


FORTHCOMING EVENTS. 


Tuesday, September 16th.—Newcastle-on-Tyne. Celebration of 
the Jubilee of the Formation of the North of England 
Institute of Mining and Mechanical Engineers. 


Wednesday, September 17th. Annual meeting of the Institution 
of Mining Engineeers, Newcastle-on- Tyne. 


Science Honours.—A Christiania dispatch says that 
the University of Christiania has been celebrating the 100th 
anniversary of the birth of Niels Henrik Abel, the famous Nor- 
wegian mathematician. Twenty-nine foreign men of science, on 
6th inst., received the degree of Doctor Honoris Causa, among theu 
being Prof. George Howard Darwin, Prof. Forsyth, Lord Kelvia, 
Lord Rayleigh, Sir George Gabriel Stokes, and the Rev. George 
Salmon, Provost of Trinity College, Dublin. 
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NOTES. 


The Use of Highly Superheated Steam, — The 
following guarantees are promised by Messrs. Easton & Co., of 
70 for their Schmidt еа using steam superheated to atout 
{ i ^ 

Single-cylinder engines with steam at 110 lbs. at the stop valve:— 
Condensing, 134 to 154 lbr. per 1. . P.-bour. Non-condensing, 16 to 
18] lbs. per 1. H. p.-hour. 

Compound and triple-expansion engines with steam, 140 lbs. 

to 180 lbs. :—10 lbs. to 123 lbs. per r.H.P.- hour. 
The pamphlet last rent by Messrs. Easton contains records of 
several tests of superheated steam engines, notably one where 
the intermediate cylinder was removed and a rebeater put in its 
place. А saving of 6 per cent. was made with the compound 
engine and reheater, as compared with the original triple engine 
without reheater, and with superkeat in the bigh- pressure 
cylinder only. This may be remembered when considering Prof. 
Weighton’s results, which showed a loss where a reheater was 
employcd as against the same ergine without reheatcr. Of courte, 
the presence of superheat may quite cbange the whole régime. A 
full description of the Schmidt syrtem of superheat appeared quite 
recently in our columns. Ав will be remembered, in the Schmidt 
euperbeater the saturated entering steam travels first from the 
chimney end of the superheatcr to the centre against the direction 
of flow cf the hot gases. It then passes to the boiler end of the 
apparatus, and again travels to the middle point, this time with the 
gases, a method that bas been adopted, first. to prevent burning of 
the most highly heated tubes; and secondly, to utilise the waste 
heat as fully as possible. The superheater appears to have great 
durability ‘under thore conditions. Similarly tke highly beated 
steam does not enter the high-preseure cylinder at its full tempera- 
ture, but parts with some heat to the steam on its way to the 
low-pressure cylinder, so moderating the temperature of the first 
cylinder, ard drying, or even superheating, the steam for the last 
cylinder. 


Coal-cutting by Electricity —The associates and 
etudents of the North of England Mining and Mechanical Ergi- 
reers visited Newbottle Cclliery on the 3rd inst., in order to inspect 
the electrical ccal-cutters in operation at the Margaret Pit telor g- 
ing to the Lambton Collieries, Limited. After the inspection there 
was some little talk, and Mr. Luke Williams, of Tasmania, said that, 
as one closely connected with the mining industry, and as president 
for three years cf the Tasmanian School of Mines, ke was most 
grateful fcr the help given him. He was quite certain that the 
coal.cutiing by machinery which they had just witnessed was the 
business of the future. No doubt many of the older collieries, 
cquipped at great expense, bad passed by the smaller teams as 
ul profitable, but now with machinery at their command, tbey 
would find it profitable to operate upon them. He lad come to the 
conclusion that in mining they must rely a grcat deal on machinery 
and advanced methods. 


Electric Driving in an American Railroad Shop.— 
The Roanoke shops of the Norfolk and Western Railway cf 
America, which have to carry out the repairs on 5CO locomctives, 
and to build one complete locomotive per month and about 1,000 
cars per annum, also repair 1,6C0 freight cars per month and do 
a great deal of other wcrk connected with tbe railway ; they are 
now being installed throughout with electric driving on the 
direct current system. Two main and five auxiliary steam 
plants are to be replaced by a central electric power station. А twc- 
wire 220-volt current is supplicd for motors, and three-wire 
distribution is adopted for lighting. The power station plant 
is to compriee two 160-kw. and one 75-Kw. generators. Mr. 
C. A. Seley, in a recent paper before the Master Mechanics’ 
Association, discussed the equipment and tcuched upon the question 
of group driving. His view is that it is not necessary to consider 
apy other method in the average railroad shop. Я 

А macbine may Бе added to any group without seriously over- 
loading the motor, and as there are several groups, we may add a 
number of machines without change of motors. The additional 
load would be shown at the switchboard, but, by reason of the 
group system, it would add but a «mall amount to any one motor. 

To illustrate the advantage of group driving, suppcse one machine 


unit takes 1 K., and is idle one-half tbe time, two such units could 


be driven by a 1 E P. motor, provided tbe machines were run alter- 
natively ; but if both were operated together, the motor would be 
subject to 100 per cent. overlcad. If cne took 10 such unita, 
bowever, and used a 5-н.р. motor, the chances are about even that 
the motor would te driven to its rating, and they would bo 
very small as to its ever getting 100 per cent. overload. 

The extremist in electric driving does not like to use shafting, but 
as against almost 100 per cent. increase of total motor capacity 
required, the low electrical efficiency of small motors, and also the 
high cost per н.р. fcr:mall motors as compared with those of 
mcderate size and power, a reasonable length of sbafting will, in the 
end, prove the best investment for this class of work. In & wood- 
planing mill tbe case is somewhat different. The power required 
)8 sO much greater for heavy planers, and other continuously 
operated machines, that individual driving may be attempted, but 
even here it may profitably ke limited. Saws, shapers, jointers, 
moltisers, tenoners, band saws, borers, all intermittently operated 
machines, can be successfully grouped and driven with a fraction of 
the power required for individual driving. 'The motors at the 
Roanoke shops are in all cares belted directly to line sbafting. Mr. 
Seley said that he had seen motors directly attached to the end of 
line shafting, as at the General Electric Company's shop at 


Schenectady. At another shop back-geared motors were used 
directly attached, but the gearing was very noisy and neither of these 
plants employed strictly standard motors. At the Baldwin Locomotive 
Works, where both individual and grouped drives are very exten- 
sively used, belts are used to the greatest possible extepy, aud in many 
cases with such short belt centres as to cause surprise that good resulta 
could be obtained. It was explained that this method was very satis- 
factory, апа that after a belt was taken up a few times, in most 
cases it would run thereafter almost indefinitely ; if it did fail, 
its replacement was much easier, cheaper, and speedier than to 
repair broken gearing. On the other hand, many shops employ 
gear connections between their motors and machines, especially for 
modern heavy machinery, much of which is now built to be directly 
driven. Where the gearing can be ccvered and protected, it may 
do very well, but wear is inevitable, and gear breakages are expen- 
sive, and at times exceedingly inconvenient. There is a very 
desirable flexibility in a belt connection, and if there should be a 
failure of the motor, an extra one can be readily installed if 
standard types are employed. Some of the electrical companies 
have developed systems of multiple voltage, which, in connection 
with double or triple gearing, give a large range of adjustment of 
cutting speed of tocls individually driven, enabling the maximum 
output to be obtained after tke propcr speed has been determined 
by experiment. Тһеғс systems involve the use of considerable 
gearing, additional wiring, and a gecerating set arranged with 
reference to the number of voltages cesired. Mr. Seley does not 
favour itdividual driving as a rule, and multiple voltage was not 
considered in connection with the plant under discussion. 


The Glasgow Engines.—The Jron Age, of America, 
publishes the following report from Glasgow :—'' The performance 
of the Allis engines at the Glasgow electric tramway station bas 
never ceased to greatly interest all engineers, owing to the fact that 
the installation of American machinery in a station at Glasgow, the 
centre of a great engineering district, involved much discussion. 
The question of early delivery was a prominent element in the 
decision of the Glasgow Council, but the American makers were 
rot satisfied with the kudos which came from the acknowledgment 
of the authorities that, but for the Allis engines, the electric tram- 
ways would not have been available at the opening of the Exhibi- 
tion. They have had exhaustive tests made by Prof. Barr, of 
Glasgow University, whose reports carry conviction because of his 
tkill and experience in such work. I bave had a reading of the 
report, which is highly creditable to the Allis engine. The con- 
sumption of steam per I.H P., ав measured by the condensed water, 
proved to be 12°12 lbs., and the mechanical efficiency of the engines 
was 96 per cent. The engines of 4,000 1.H.P. are coupled to 2,500 Kw. 
triphase electric generators and the ratio of r.H.P. to the electric 
H.P. proved to be 92 per cent. Mr. Parshall, the consulting engineer 
for the Glasgow Corporation, commenting upon the. report, says 
that the engines are working perfectly well in all respects, and 


. bave been from the beginning." 


We were under the impression that Prof. Barr was acting for tho 
Glargow Corporation, not for the engine makers. It is curious to 
see bow the fiction is fostered, that the Allis engines were ready at 
tbe opening of the Exhibition. As we pointed out last week, they 
did not commence regular work until the end of May, whereas the 
Exhibition was opened on May 2ud ; iu theimeantime, the Stewart 
sets and the Sprirgburn station kept the cars running. 


Obituary, — We regret to record the death of Sir 
Frederick A. Abel which occurred on Saturday last in London. 
S.r Frederick, who was born in 1827, and was therefore in his 
76th year at the time of his deatb, adopted chemistry at the com- 
mencement of his carecr, and in tbat branch of science he has 
established for himself a world-wide fame. His improvements in 
the procestes of preparing gun-cotton, the invention of cordite by 
himself and Prof. Dewar, aud his investigation in con junction with 
Sir Andrew Noble of the processes attendant on the firing of black 
powder may be mentioned among his best known works. Though 
his appointment ss chemist to the War Office ended in 1888, he for 
teveral years continued the very arduous labours involved in the 
investigations of the Special Committee on Explosives. A full 
account of Sir Frederick's life-work appeared in tho Times on 
September 8th, and therein it is shown that he received recognition 
«f his scientific work from many quarters. Elected a Fellow of 
the Royal Society in 18€0, he was awarded a Royal medal by that 
body in 1887. At various times he terved as president of the 
British Association, the Chemical Society, the Instituteof Chemistry, 
the Society of Chemical Industry, and the Institution of Electrical 
Engineers. Of the Iron and Steel Institute he was elected president 

‘in 1891, as a recognition of his scientific contributions to the 
chemistry of iron and steel, and he was awarded its Bessemer medal 
in 1597. He was made C.B. in 1877, a knight in 1883, K.C.B. in 
1891, baronet in 1893, and G.C.V.O. in 1901. 

We Yegret to learn that Mr. Samuel Radcliffe Platt, heid of the 
engineering firm of Messrs. Platt Brothers, Oldham, died on 
Saturday last on board his yacht in the Menai Straits off Bangor 
after an operation. 


The British Association Meeting.— On Wednesday 
evening the Belfast meeting of the British Association for the 
Advancement of Science was opened by the presidential address of 
Prof. Dewar. It is stated that there is every prospect of a more 
successful meeting than usual. 


Stockport Trams.—The report as to the first year's 
working of the Corporation tramcars is considered very satis- 
factory. It is thought, however, by many members of the com- 
mittee baving the conduct of the car system, that for the more 
‘efficient working of the service the time ha) come when there 
should be an electrical department, apart from the gas department. 
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Bursting of Cast-Iron Fly-wheels,—Some years ago 
Prof. Benjamin made a series of experiments on small fly-wheels, 
which be ravolved until they burst. He has since made others. 
The previous tests were made with the wheels in a wooden shield, but 
this proved so insecure that the wheels are now run in a special 
guard corsisting of a cast-steel ring 36 in. inside diamoter, with a 
rim 4 in. x 6 in., and lined with pine about 4 in. thick in arch 
blocks. The wheels were Keyed on to a 1% in. shaft loosely 
coupled to a Daw turbine, and an accurate counter was provided by 
which to read the speed. All tested whcels were balanced by lead 
wire wound round the aras. Two golid wheels modelled from a 
10 ft. diamcter wheel failed at an average of 395 ft. rim speed per 
second, or a stress of 15,000 lbs. per sq. in. of rim section. The 
next lot of wheels were cast in balves, with joints in the rim near 
toanarm. They failed at half the specd and one-fourth the stress 
of the solid wheels, cr 191 revolutions and 3,750 lbs. tensile stress 
per square inch of rim section. Compared with tke 1898 tests, 
there whecls are no stronger than -plit wheels with the joiots 
midway between thearxs. As the author says, Where MacGregor 
sits, there is the head of the tab'e.” The joints do not fail, but 
their weight causes failure. Apparently, when a wheel fails it goes 
all at once, for the pieces arc all in order inside the guard ring. A 
model of an actual built up wheel, with shrunk.in links, агїв 
bolted to the boss» and cach carrying its own piece of rim, 
failed at 256 ft. and 6,600 lbs. tension, thus demonstratirg tha 
superior method of building up. Taese wheels failed at the smallest 
scction of rim. The wrought links remained intact. Two of Prof 
Sbarp's (English) teosion-spoke wheels with solid rims failed at 
424 ft., or 18,000 lbs. unit stress. This was the bes? result obtained, 
and is attributed to the better support of the rim by the 24 steel- 
wire spokes. The rim generally broke at the spoke holes. All the 
spokes had been tuned to c«qual tension by aid of a tuning folk. 
For wheels in halves the ase of tie rods across the jointed diameter 


asa support to the joints added 30 or 40 per cent. to the bursting 


stress, which meaus doubling the joint strength. No advantage 
accrued from casting the rim solid in itself, but separate from the 
spider so as to relieve the rim of bending due to the hold of the 
arms. The conclusions drawn are strongly in favour of the solid 
rim, which will run to 350 or 400 ft, and the arms do not appear to 
hold the rim so as to produce bending stresses. The principal 
weaknesses are rim joints, and no rim joint cau b» made stronger 
than probably one-third the solid rim. The Eoglish wheel with 
many apokes was the best, showing the advantage of this type. Of 
course these experiments cannot show the effect of variable load on 
a fly- wheel. There would be no transverse stress on the arms of any 
eerious moment, for the speed was got up steadily and gradually. 
On the whole, however, it is probable that the results are fairly 
comparable for the different types of wheel. 16 would be iotcrest- 
ing to test a 10 ft. diameter wheel if space could be found for the 
pieces to fly clear. 


Electric Power Scheme for St. Petersburg.—An 
interesting project is on foot, says the Mechanical Engineer, for 
tupplying the city of St. Petersburg and suburbs with electricity 
for light and power. The hydraulic power of three groat lakes in 
the surrounding region is to be used. These lakes, Saima, Paipus 
and Ilmen, flow into the sea by the rivers Volkov, Narva and 
Vuoska respectively. The river Volkov has rapids which can 
develop 40,000 EP., situated about 66 miles from St. Petersburg. 
A dam placed across the river will give a head of water equal to 
40 ft. It is proposed to utilise this fall for a large hydraulic plant 
which will consist of 18 turbiner, each of which will be direct- 
connected to three dynamos of 500 kw. The second river, the 
Narva, would in Jike manner afford a fall of 35 ft. at a point about 
84 miles from the.city, and a similar turbine plant would be erected 
here. The total power of the fall is estimated at 80,000 н.р. The 
third plant would utilise the rapids of the Vuoska and the fall cf a 


neighbouring stream, the Imatra, the total to give 37,000 н.р. The 


high-pressure lines from the three plants would be brought together 
in a main station at Bt. Petersburg, and from there would proceed 
the low-pressure circuits for the city lighting, motor distribution 
and tramways. 


Water-Power Plant.—A watcr-power plant for the 
supply of current to Boise, Idaho, is nearing completion, and is 
expected to be in operation by October. The canal ia 34 ft. wide 
atthe bottom, 6 ft. deep, and 34 miles long. The current will have 
an initial voltage of 20,000; by passing through step-down trans- 
formers it will be changed to 2,000 volts or less. The machinery 
will consist of two 1,500-н.р. turbine water-wheels of the Leffel 
horizontal pattern, connected direct to two generators, which are 
each of 500 kw. capacity, made by the Westinghouse Company, 
and weigh 65,000 lbs. each. The exciter will be on the same shaft 
with tho generator. The water-power will be controlled by 
Lombard governors. The current will be brought to Boise on three 
separate overhead cables, each made of seven strands of alu- 
minium wire, twisted and held firm by small bands of the same 
material. Tbe splices are made by means of an aluminium sleeve, 


. Which is cramped tightly around the ends. 


Swiss Railways.—The number of electric railways in 
Switzerland is at present 56, four of which are in course of con- 
struction. Of these 37 utilise water-power, the others being fed by 
stcam-power stations. Six cable roads and 42 railway linca are 
operated with direct current, while two cable roads and seven 
railway lines are operated with alternating current. The total 
power utilised is about 15,000 kw.—i.e,the 13 per cent. of the 
electric power used in the whole country. At present a big associa- 
tion of the largest electrical concerns of Switzerland is studying 
ODE of applying electricity to the whole system of main 
Always. 


Nalder Circuit-Breakers.— We illustrate below a small 
maximum circuit-breaker of somewhat novel type, made by 
Messrs. Nalder Brothers & Thompson. The coil on the left 
carries the current, and when the maximum is reached, a soft 
iron plunger is sucked into the solenoid, raising thc catch sbown at 
the top, and allowing thc arm to fly out. A long aud rapid break is 
provided, the final spark being taken by carbon brushes. A 


: powerful coiled-up spring in a box provides the necessary throw. 


Maximum Cinocvurr-BnEAK En. 


A minimum circuit-breaker is made on very similar lincs. The 
action is as follows: — When the current in the main coil falls to a 
minimum value, which can be adjusted between certain limíte, tho 
armature falls by the action of gravity; in falling it raises a brass 
pin which lifts a trigger, thus allowing the switch atm to fly out. 
The spark at breaking is taken by carbon blocks, there being a very 
long and quick break. This type of circuit-breakcr is made in the 
following combiuations:— (1) Maximum; (2) minimumi; (3) maxi 
mum and minimum combined; (4) maximum and no-volt release. 


Personal.—Messrs. Mordey & Dawbarn have been 
appointed consulting electrical engineers to the Johannesburg 
municipality in connection with the proposed reorganisation and 
extension of the electric lighting system and the construction of 
electric tramways. There were 62 applications for the position. 

Mr. W. Odgers, branch manager at Newcastle-on-Tyne for 
W. T. Henley's Telegraph Woiks Company, Limited, is shortly 
leaviog for South Africa. 


Appointment Vacant.—A shift engineer is wanted at 
Stockport electric tramways department. See “Official Notices“ 
to-day. 


THE CENTRAL STATION ENGINEER. 


On Friday afternoon (September 4th), at the Great Yarmouth Corp- 
ration electricity works, Мг. W. DirNToN PERROTT was presented with 
a handsome marble clock by the management and staff of thc elec 
tricity department as a mark of their esteem, on the occasion of 
his approaching marriage. The presentation was made in the 
presence of the borough electrical engineer (Mr. Gorpon BRYANT) 
and the greater part of the staff. The good wishes and cheers 
showed the recipient's popularity amongst the staff. 

Mr. S. JoNES, of Doncaster, has been appointed clerk of works 
at Batley new electricity works, with the promise of appointment 
as clectrical engineer to the Corporation when the plant has been 
installed, if his discharge of his duties as clerk has been satis- 
factory. 

Mr. Ritson, late engineer of the Gas and Electricity Works at 
Kendal, has been presented with a gold-mounted ivory-handled 
walking stick by the Corporation staff on bis departure for Rams- 
gate, where he takes up the position of borough engiccer. From 
the Kendal Borough Brass Band, of which he was chairman, Mr. 
Ritson has received a smoker's cabinet. 

Oa Wednesday last week Mr. Бүрнкү G. LEECH, managing 
engineer of the Weston-super-Mare Electric L'ghting and Tramway 
Company and of the Penarth Electric Lighting Company, was 
married at Penarth to Miss Josephine Todd. The Weston-super- 
Mare station staff presented a marble clock and set of bronzes, and 
a case of pipes was given by the Penarth Company's staff. 

The employés of the Glasgow Corporation Electricity Depart- 
ment met іп а social capacity at the Trades’ House Restaurant one 
night last week, when a gold watch was presented to Mr W. J. 
PooLEÉ, station superintendent, who is leaving the Corporation 
employment in order to join the Westinghouse Company's staff. 
Mr. W. A. CHAMEN presided. 

Mr. FERNIE, having secured an appointment nt the Edinburgh 
Corporation electricity works, has resigned the post of assistant 
engineer at the Worthing electric light works. On the recom- 
mendation of the resident engineer, Mr. Вколрнонвт, оќ Bushey, 
Watford, has еп appointed to succeed bim, at a salary of £100 


per year. 


o. MAMMA Qa 
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Mr. J. M. Karnay, of Bedford, has been appointed assistant 
engineer at Taunton Corporation electricity works. 

On the 2nd inst, at Woolwich, thé staff and employés of the 
Woolwich District Electric Light Company, Limited, met to bid 
farewell to Mr. T. M. Corson, the ergineer and works manager, 
who is leaving totake up the appointment of engineer at Hamilton. 
Mr. W. E. NicoLL, the manager and secretary, presented Mr. Colson 
with a bandsomely- mounted umbrella and а case of pipes. 


NEW COMPANIES REGISTERED. 


Vandam, Marsh & Co., Limited (74,746).—Tbis company was 
registered on August 29th, with a capital of £20,000 in £1 shares, to carry 
on tbe business of manufacturers of, and dealers in, electrical, telegraphic, 
tele; honic and magnetic supplies of every kind, electrical and mechanical 
engineers, &c., and to take ovcr the business now carried on at 15, Gerrard 
Street, Soho, at 20, Devonshire Street, All Sainte, Manchester, and at 11, 
Upper Priory and Minories, both in Birmingham, as“ A. Vandam & Co.“ The 
first subscribers (each with one ordinary share) are: — A. Vandam, 29, Woburn 
Place, W.C., electrical supply manufacturer; T. H. Marsh, 19, Landsdowne 
Crescent, Notting Hill, W., electrical supply manufacturer; Misa R. A. Hom- 
wood, £9, Woburn Place, W.C. ; Mrs. A. A. Bland, 81, Lynton Avenue, W. Ealing; 
Miss J. J. Stubbings, Round Hill House, Sydenhain, S. E.; Miss A. L. R. Marsh, 
19, Lansdowne Crescent, Notting Hill, W.; Mrs. M. L. Vernede, 46, Castletown 
Road, W. Kensington, W.: and C. О. Vernede, 46, Castletown Road, W. Kens- 
ington, W.,gentleman. No initial public issue. The number of directors is 
not to be less than two nor more than five: the first are A. Vandam and T. H. 
Marsh: qualification, £3.000; remuneration, £4C0 each per annum. Registered 
office, 15, Gerrard Street, Soho. 


Western Electric Railways Development (‘o., Ltd. (74,733). 
—This company was registered on August 28th, with a capital of £120,000 in £1 
shares, to carry on the business of tramway and railway proprietors, carriers of 
passengers and goods by land or water, and constructors and workers of tram- 
ways and ra‘Iwaya, &c., either on, over or under the surface of the ground, to 
work the same by steam, electricity or other mechanical or animal power, to 
supply electricity, to contract for public or other work, to apply for and obtain 
Acts of Parliament, orders and authorities, to promote companies, &c. The 
first subcribers (each with one share) are :—R. Scrafton, 46, Manor Road, Stoke 


Newington, N., fecretary; С. €. Wright, 217, Philip Lane, N., graphite mer- ` 


chant; Н. Blondall, 28, Finsbury Pavement, E.C., secretary; G. W. Abbott, 15, 
Marjeria Grove, Clapham Common, S.W., merchant; R. A. Goodman, Broad 
Street Hou: e, F.C., chartered accountant; J. R. Shearer, Broad Street House, 
E.C., merchant; and J. Coote, Broad Street House. E.C., solicitor. No initial 
public issue. The number of directors is not to be less than two nor more than 
tix; the subscribers are to appoint the first; qualification, £100. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Electric Construction Company, Limited (39,202).—This 
company’s annual return was filed on August 20th, when 81,590 preference 
and 112.100 ordinary shares were taken up out of a nominal capital of £100,000 
in 50, 000 preference and 150,000 ordinary shares of £2 each; £2 per share has 
been called up on 18,245 prefcrence and 2,100 ordinary shares, resulting in the 
receipt of £40,€90. £246,290 is considered as paid on 123,145 shares. Mortgages 
and charges, £250,000. 


Electrical Power Storage Company, Limited (30,313).— 
This company's annual return was filed on July 30th, whe.: 66 founders and 
18,592 ordinary shares were taken up out of a nominal capital of £100,500 
ia 100 founders, and 20,000 ordinary shares of £5 each. £5 has been called up 
on 66 founders, and £4 on 8,132 ordinary shares, resulting in the receipt of 
£12,855, in addition to which £474 5s, Id. bas been paid on four founders, and 
405 ordinary shares forfeited. £77,900 i3 considered as paid on 15,460 shares. 
Mortgages and charge», 428, 40). 


Schattner Electricity Meter Company, Limited (66,427).— 
This company's annual return was filed on August 27th, when 15,C00 ordinary 
and 12,500 deferred shares were ё» кеп up out of a nominal capital of 450, (00 
in 87,500 ordinary and 12,500 deferred shares of £1 each; 158. has been ca'led 
up on cach ordinary share, rerulting in the receipt of £11,950. 12,500 
deferred shares considered as fully paid. No mortgages or charges. 


Globe Telegraph and Trust Company, Limited (7.465).— This 
company's annual return was filed on August 20th, when 180,527 preference and 
160,527 ordinary shares were taken up out of a nominal capital of £5,000,C00 in 
250,000 preference and 25",000 ordinary shares of £10 each. £10 has been 
called up on each, resulting in the receipt of £3,610,540. No mortgages or 
cbarges. | 

Chili Telephone Company, Limited (29,252). —This company's 
annual return was filed on August ]4th, when 44,000 shares were taken up out 


of a nominal capital of £250,(00 in £5 shares; £5 has been called up on each 
share, resulting in the receipt of 220, (00. Mortgages and charges, £56,000, 


British Electric Transformer Manufacturing Co., Ltd. 
(57,298).—T his company's annual return was filed on August 27nd, when 40,000 
shares were taken up cut of a nominal capital of £50,000 in £l shares. £1 has 
been called up on each of £20,0C0. £20,000 is considered as paid on the remain- 
ing 20,000, No mortgages or charges. 


CITY NOTES. 


Chloride Electrical Storage Company. 


Tux directors’ report for the year ending June 30th, 1902, reads as 


follows :— ` 


The progress of the business of the company has been maintained during the 
ear under revision, as is evidenced by the increased profits shown оп the 
alance-sheet. During the year the directors have taken in hand the matter of 
reducing and adjusting the capital and assets, with the unanimous co-operation 
of all classes of shareholders, and they venture to submit, with a result which 
will be much to the benefit of the company. The details being fresh in the 
minds of all the shareholders it is needless to recapitulate them. The balance- 
sheet herewith submitted shows the altered розпов of the capital and the 
assets. In accordance with the special resolution of the company, its title 
hss been duly altered. The directors have to congratulate the shareholders 
on the bigh class of business for which they continue to receive orders, 
thowing the undoubted value of the Chloride battery. The company keeps 
itself abreast of all advances that are being made in technical knowledge 

with reference to the construction and use of storage batteries, and the 


directors are satisfied that ai the presen time the Chloride battery has 
substantial advantages in durability and efficiency over all others. The balanco 
sheet accompanying this report shows a trading profit for the financiel sear of 
£12,001 7s. 6d. After prov ding đebenture interest, other expenditure and 
depreciation: as per balance sheet, amounting to £5,758 19s. 6d., there remaios 
a disposable balance of £7, (47 14s. 11d., which the directors propose to deal with 
as follows: To гау a dividend as from April 14th, 1902 (the date of the order of 
Court authorising the reduction of oapital) to the end of the financial year, on 
the preference thares, of 6 per cent. per annum, lese income-tax, and on the 
ordinary shares of 8 per cent. per annum, free of income-tax, and to carr 
forward the balance of £5,801 6s. 7d. The retiring di:ector is Mr. W, 
Bannister, J P., who, being eligible, offers himself for re-election. The seat on 
the board lately occupied by Mr. A. R. Harvey has become vacant, in accordance 
witb the articles of association, through his inability to attend the meetings of 
the board. The directors d» not recommend that the vacancy be filled at 
present. The auditors, Messrs. Parkinson, Mather & Co., chartered 
accountants, rctire, and again ‹ ffer themselves for re-election, 


The meeting of the company is to b» held at Clifton Junction on 
September 16th. 


Official Announcements re Companies. 


THE followirg are to be struck off the register within three months, 
unless cause is shown to tto contrary : — 
A.B.C. Electric Arc Lamp and Incandescent Mantle Company, Ltd, 
Camborne, Redruth and District Light Railways Co., Ltd. 
Carbide of Calcium Supply Syndicate, Ltd. | 
Caróiff and Penarth District Light Railway Co, Ltd. 
“ Cotsworth " Arc Lamp and Electric Lighting Syndicate, Ltd. 
Electrical Advertising Syndicate, Ltd. 
Engineering and Electric Works Co., Ltd. 
French Improved Electric Glow Lamp Syndicate, Ltd. 
Gas and Electric Light Consumers’ Protection Association, Ltd. 
International Telephone Manufacturing Co., Ltd. 
Marine Propulsion and Electric Generating Syndicate, Ltd. 
Middlesex Railways Extension (Motor Scheme), Ltd. Ё 
New Electro-Chemical Manufacturers! Association, Ltd, 
Belf-Charging Electric Traction Co., Ltd. 
Telephone and Bwitchboard Syndicate (Continental), Ltd. 
Woodward Electrical Storage Battery Co., Ltd. 


City and Surrey Electric Railway Company. 


WE have received the following letter :— 

At a meeting of the above-named company held on August 8th 
Jast, we were asked whether we would join the board of the 
National Electric Traction Company, Limited, with which it was 
proposed to amalgamate. 

" We have consequently endeavoured to obtain as much informa- 
tion as possible as to the position and prospects of both companies, 
but the situation as disclosed by the materials which have been 
furnished, does not, in our opinion, justify us in accepting office. 

"The National Electric Traction Company, Limited, has been 
officially informed of our decision, but as we bave failed to obtain 
апу list of applicants for shares of the City and Surrey Company, 
we trust that you will insert this letter as we have no other means 


of carrying our decision to them. 
(Signed) S. P. Braun. 


W. T. HOLMES. 
A. HOWELL.” 


Hove Electric Lighting Companxy.— The directors 
have resolved to pay an interim dividend on October 15th next 
at the rate of 7 per cent. per annum for the six months crded June 
30th last. 


——— 


TRAFFIC, RECEIPTS. 


Receipts for Miles 
Week the week, Total to date. open. 
Company. ue. —— 
j eDoing Knit | Inc. or Am'nt. Ine. or This Last 
| | deo.“ * dec.“ year. year. 
| £ | 2 £ | £ 
Blackburn сор. Trys. .. Sept. 5 987 : +210 20,175 + 8,0498 124 | 134 
Blackpool and Fleetwood | „ 6 1,655 — 78 18,750. — 932 77 72 
Bristol Trys. & Car. Co. , 5 4,977 41,03 — — 28 28 
British Elec. Trac. Co. ' | | 
Devonport £s .. Aug. 29 498 496 14,918 + 508 5 5 
Dudley—Stourbridge. . „ -29 998 +163 25.778 + 3,396 182 187 
Gateshead sss aged See: 20 898 4252 25,146 + 4,098 1 


E 


Gravesend T bp. уут. V9 200 — 915 — 

Greenock—Pt. Glasgow „, 2 C09 | +293 17,228 410,407 
Hartlepool MS Vel: зу; #9 870 +M B, & + 1,108 
Kidderminster .. x » 29 160 + 6 4,996 + 5 


Е BF 0С © чь с» Э 
d» Ме ~) 
r 


Mertbyr .. n Pc 044. 99 722] + 7, ",35 — 1,825 8 
Middleton ee ee » 29 396 — 7,124 — = 
Oldham—Asbton „ су. 29 571 4 73 18159 + 771 8 
Poole... ir 1 1$. 9 379 +217 8.865 — 113 i 
Potteries ... „ 29 1535 + 46 20,058 + 1,980 28 Z8) 
Southport „ „ .. m 29 B9 +115] 8550 + 3009 5 51 
South Staffordshire. „ 29 776 —®9' 26,615 + 31 21 E 
Swansea .. s af "m 590 + 43 16,370 + 1,148 5 
Taunton.. oe © » 29 5 — 57 2315 — 81 1 m 
Tynemouth  .. £e. ap 94 606 4147 10,188 + 1,088 81 3% 
olverhampton Dist.. ,, 29 326 +203, 6,828 + 4,203 103 27 
Rothesay... .. .. „ 29 B — 5% — — 
Weston -super - Mare.. „ 21 383 — ' 44,020 — 22 — 
Central London Railway Sept. 6 5,662 4130 62,676 + 5,316 6 6 


City and 8. London Ry. „ 7 2,657 4823 97,335 + 8,910 | 43 


Doncaster Corp. Try s. — — — 1716 — 59 — 

Dover Corporation Trys., ,, 6 800 + 10, 7993 + 125, з. 9 

Dublin United Trys. .. „ 5. 5601 | + 87. 51,0 — 230 В ©, 
+10838 — — 


East Ham Tramways ..| „ 6 535 
Glasgow Corp. Trys. ee | 56 6 | 12,584 | —R51 166,818 — 6,904 | 56 

Liverpool Overhead Ву! , 7 1,608 + 8 1626 — 1,063 6} 
Newcastle Corp. Trys. ee | э 6 | 2,927 — — = е | = 
Sunderland Corp. Trys. 1 1,821 | MEER fec om 17 | 17} 


* Compared with the corresponding period of 1901. 
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SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


ons 
Sept. 8rd. Sept. 9th. 


— | cmm RR ——naá | cmtÀ—— M ———samna, —— 


1899. | 1909. | 1901. Highest.| Lowest 
82,300 | African Direct Telegra egraph, 4 V рем. „ е эе 100] мы doo .. | 98 —102 98 —1C2 is m 
25,000 | Amazon Telegraph Co.'s shares, Nos. 1 to 25,000 . coe | 10 RR vas ii 81— 44 93)— 4i - “oe 
119,700] Amason Терк 5 95 Debs., Nos. 1 to 1,950 Red. „ | 100 | ... s .. | 70 — 80 70 — 80 zs ise 
804,720 | Anglo-American Telegraph ... .. .. Ss . Stock 73/8 | 34% | 618. | 47 — 50 47 — 50 48M | .. 
8,097,640 Do. do 6 & Pref. ise iei soe (Stock! 6 6 6 % | 92 — 94 93 — 95 94¢ | 924 
8,097,640 Do. do. Deferred .. se . [Btock|£1 7s. | 5s. в. | 74— 8 | 7à— 8 71i 
44, Ohili Telephone, Nos. 1 to 44,000  ... 880 sas ^ 514 5 [59% 31— 4 92— 4 , 
15.393, 3005 Commercial Cable ... "X M ses |$100 | 8 895|8 95 |160 —167 |160 —170 _ 
1,741,029: Do. do. Bterling 500 year 4 Ф Deb. Stock Red. |Btock| ... | .. .. | 95 — 97 95 — 97 974 | 96 
16,000 Ouba Telegraph cee cee eee coe eee өөө 10 7 V 44% 4 % 5 — 6 54— 63 
000 Do. 10 Ф Pref. eee coe eee eee ees 10 oe .- 13 — 14 13 == 14 13} 
12,931 Direct Bpanish Telegraph eee 00 "Pret. eee eec eee 5 V 4 V 4 % 24— 3$ 2$ — 33 9 
6,000 Do. do. 10 Ф Oum. soo eos 009 2n eee eee ees 7 -— 8 7 — 8 IE . : 
60,7103] Direct United States Oable ... B 9495 | 34% | 34% 101— 108 102 — 102 108 | 10ү, 
96,500 |{ Direct West India Gable, 441% em „Deb, within) 10. | 100-103 100 —1С3 X 
4,000,000 | Eastern Telegraph, Ord. Btock $c dV — XA is зю 7917917 V |121 —126 123 —128 127 | 125 
1,930,807 po 5i Pref. Btock — ues he dp us .. | 90 — 93 90 — 93 93 | 904 
1,482,2682 Mort. Deb. Stock Red. sis Stock «es e .. 1108 —111 {108 —111 1093 


800,000 | Eastern К н ае Aid China Telegraph ..1 10179,1795, 7 | 12 — 124 | 12 — 124 12$ | 123 
890,000; Do. 4 V Deb. Btock ese [III Stock eee 900 eee 107 —110 107 —110 2 oes 


Nos. 1 to 3,000, red. 1909 
200, 000 Do. 4 * Reg. Mt. Debs. (Mauritius Bub.) 15,000 25| .. |... -, 1101 —104% 101 —104 1% AE 
190,297 Globe Telegraph and Trust 6$ T. ЕА don 10 5195 | 5195 | 5195 di i 1 10 133 E 
¢ o eee [TII TE TID .. A 4 — 
150,000 | Great Northern Telegraph, of Copenhagen 10 123 du Ф 15 Ф | 25 — 27 25 — 27 se | 
70,000 Halifax and Bermuda ——À дәш) ө 100 .. 199 —102 99 —1(2 | 
17,000 do-Emropean Telegraph  .. ж 10 * 10 * 10 % | 38 — 42 38 — 42 eto 
100, 000 London Platino-Brasilian Telegraph, 6 Ф Debs. ... - vie * [101 —105 xd|101 —105 — * 
72,680 Montevideo Telephone, Limited, Ord., Nos. 1 to 72,680 .. б: 4 150 ‘is i— i i— 4 es | tee 
86,492 Do. do. do. 5 % Pref., Nos. 1 to 86,492 1 бё 195 1— 1 ge d 2 ае 
983,333 | National Telephone, Pref. Stock  ... ө өөө ss | 100 б 5 5 | 93 — 95 9з — 95 93 | 
1,966,667 Do Def. Stock - EM S so 1.2300. was 60 |64xd| 55 — 57 55 — 57 55 | 
15,000 Do. 6 Ф Oum. 1st Pref. ... i ico | 20786 6 6 95 | 12 — 13 12 — 13 | 
15,000 Do. : Cum. 2nd Pref. ... 10 6 6 6 Ф 11 — 12 11 — 12 | 
$50,000 Do. Non-cum. 3rd Pref, 1 to 250000 | 5 5 5 5 4i— 54 | 4§— 5i | 
3,000,000 Do. T Deb. Btock Red. абз * Stock $4 34 im 96 — 99 £6 — 99 
500,000; Do. Deb. Btock Red.. ee 100 vee 4 4 102 —106 102 —106 
171,504 | Oriental Telephone xd Elec., Nos. 1 to 171,504, fully paid 1|5%|6 6% | H— 15 H— Ids E 
о PAD and European Tel., 4 Ф Guar. Debs., 1 tol, каш .. | 100 * * E ” = «NS Y Е 
, u a. TII II) ITI] II 8 5 5 /o — A к 
8,803 Bubmarine Cables Trust өөө ove - one e. | Cert.) .. T .. |110 —120 |110 —120 | eo 
58,000 | United River Plate . ss 5|7%|7%|7%| 4$— 52 4)— € e 
,000 Do. do. 5 % Cum. pref. "Nos. 1—40, 000 5 eee eee ees 44— 5 14— b ope eee 
179,947: Do. do. 5 95 Debs. ... eee „ Stock - „ 101 —104 101 —104 aus - 
15,609 | West African Telegraph, Shares ... uv] R0 | vw - её 34— 45 31— 42 e. | эө 
80,008 | West Ooast of America, Nos. 1—30, 000 and 53, 001—583, 008 | 24 | .. б» So | @— d i d I ves 
150,0003 Do. do. 4 % Dets., 1—1 ‚500 gua. by Bras. Bub. Tel. | 100 | ... - S. | 97 —100 97 —1CO a - 
›980 | Western Telegraph, Ltd., Nos. 1—207,930 „10 7 7 7 | 119— 123 | 114— 12 111 .. 
75,0001 Do. do. 5 '« Debs. 2nd series, 1906 1000 uis es . 103 —105 102 —105 e| 
848,7771 Do. do. 4 % Deb. Btock Bed. eot LIII 100 see .- eee 97 —100 97 —100 T | 
,921 | West India and Panama Telegraph. us sat 20 1% s = i— 3 i— 1 e| 
84,563 Do. do. do. 6 % Oum. let Pref. ... | 10 uo | o | 4e 0$ | 4— ШЫ o | E. 
4,669 Do. do. do. 6 Oum. 2nd Pref. .. 10 [III 3 — 4 3 — 4 | eee eee 
80,0001 Do. do. do. 5% Debs., Nos. 1 to 1,800 | 100 ie — ian - | 99 —102 |99 —102 | . | .. 


ELECTRICITY SUPPLY COMPANIES. 


100,000 ru and Greenwich Dist. Electric Light, Ord. ... li 3 vis | А — 1 t— 4 Mss - 
100,000 4195 1st Deb. Stock, Prov. Certs. | 100 oa .. |109 —106 |103 —106 не e 


19,661 | Brompton касе Elec. Lt. Bup., Ord., 101 019,761 | 5 6 6 | 8 % 10 — 105 | 10t— 102 | 10} | ... 
20,000 Do. do. 7 95 Oum. Pref.... 5|.. |... *. |10 — 104 | 102 — 108 10ү; 
50,000 Oharing Oros and Btrand Electricity Вир! sae б 5979 V 10 | 9— 94 9 — 9} iui “2 
50,000 pe s do, 4195 Oum. Pref. BT uuu „ | 5- bà | b)- 53 54 243 
250.000 - do. К Deb. Stock Red. | 100 | ... i ri xm ar dese a" i 

,000 1 B l Ord. ee t. | eee eee 5 8 4 5 — 5 5 — E ceo eee 
150,000! De. 45 TEE 45 b. Stock Bed. . Btock * * TI 1C9 — 119 109 —112 eee eee 
70,579 | City of London E Electric Lighting, 40.001 110,879. 10 | 4 0 595| 9 — 10 9 — 10 к sis 
40,000 Do. Е Oum. , 1 to 40,000 . 10 | 6 6 .. |12 — 13 123— 134 | 18 m 
400,000! Do. Deb. Btock, Berip. (i (in at st £115) ‘all paid „ .. [122 —127 122 —127 i ss 
$00,000 Do. ut 2nd Deb. Stock, Pre v.: Certs., all paid | 100 | ... |... .. |103 —106 [103 —106 


40,000 County of Lond. а Brash Prov. Elec. Lag, Ord. 140,000 | 10 | 4 % | 4 % 14%! — 94 | 88 — 9 | a. 
20,000 a 40,001— 60,000 E 
400,000) De, а“ Y Deb. Stack, Prov. ac (all paid) Rd. 


Edmundson's Elec. Oorp., "ra Bhares А "e eee 7 17%, 61— 6% 64— 62 6,5 
20,000 E rà 6% Cum. Pref. oe eee ose ° 6 — 6 == 64 645 68 
130,000: 4 % 1st Mort. Deb. Stock. . 07 —110 [107 —110 1083 
21,000 Kensington and Knightsbridge Electio, Ort. 12% 10% | 1043— 114 | 10$— 11} aes 
90,000 do. 4 Ф Deb. Btock eee coo 101 —104 101 —104 өө ө 
110,000 fondo Electric Bel Corporation, Limited, Ord.  ... as ees 1g— 2} 1g— 23 Я 
33 Do. do. 6 % Pref. 8 ^ 44— b} 4$— 51 42 
p Metropolitan Electric G % 164% 15 — 16 15 — 16 15} | .. 
eos eee 108 —112 109 —113 soo 
350,000: 9) —102 | 99 —102 
8,653 У b s l4 |18— 144 
44— 14 — e. coe 
20,000 8$— of ot 84 oer 
150,000; 97 —100 97 —1CO ° eee 


eee eee 2$ — 3 
19435 108% | 11 — 12 
* Subject to Founders Share 


+ Quotations Btock Exchange. 
во otherwise stated all share “are full paid. seni — neee 


ut 1 | 116 | 113 
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SHARE LIST OF ELECTRIOAL OOMPANIEBS.—Omtiuei. 


Present 
Issue. 


20,000 | British Aluminium 7 Ф Oum. Pref. ... 


LA) eee 


0004 Do. do. 5 % 1st Mort. Deb. Btock 
62,074 | British Electric Traction eee - e -— 
90,000 Do. do. 6 % Cum. Pref. - ө» 


Bri 
70,000 Do. do. 6 
50,000 q Browett, Lindley & Co. 1899), Ord. I I 
50,000 6 % Cum. Pref. ... 


105,731 | Brush Bieco). 4, Ord., 1 to 105,731  ... PN 
150,000 Do. .  Non-cum. 6 95 Pref. ... ave 
125,000: Do. do. 4j % Porp. Deb. Stock iss 
195,000; Do. do. 44 EI Deb, Stock 
80,000 | Oallender’s Oable Construction Nos. 1—30,000 
40,000 Do. do. 5 V Cum. Pref. eee 26 
90,0001 Do. do. 4$ ein Mort. Deb, Stock 
1,969,800 | Oentral London Railway, Btock eoe one 
440,100 Do. do. 4% Pref. Stock ... see 
440,100 Do do Def. do, eee eee 


855,000 City and Bouth London Railway eee eee eet 
54,000 | Crompton & Oo., Nos. 1 to 54,0000  ... Wes sis 


100,000; ро. 


5 95 1st Mort. Reg. Debs., 1 to of 
£100, &nd 901 to 11,000 of £50 red 
n & Bwan Utd. El. Lgt., A“ shares, £3 pd. 1 to 99,261 


99,261 

17,139 Do. do. do. “A” Shares, 01—017,189  ... 
844,033! Do. do. do. 4 95 Deb. Btock Red - 
100,000; Do. do. 5 2nd Deb. Stock Prov. Certs, all pd. 


112,100 | Electric Construction, 1 to 112,100 ... ssi ess 
31,390 Do. do. 7 % Cum. Pref., 1 to 31,390... 

182,5003| Do. do. 4% Perp. Ist Mort. Deb, Btock 
18,000 чесе Ше Co. (1900) 5 Ф Cum. Pref. ... T. 


150,000 е до. 4 % Mort. Deb. ТТ [II [IIl 
85,000 | Henley's (W. T.) Telegraph Works, Ord. ... eb $$» 
85,000 Do. do. do. 4$ % Pref. ... dis 
50,000] Do. do. do. 4$ Mort. Deb. Stock... 
50,000 | India-Rabber, Gutta-Percha and Telegraph Works T" 

300,000] Do. do. do. 4 95 1st Mort. Deb ... T 


87,500 |{Liverpool Overhead Railway, Ord. ... - T 

10,000 f Ро. do. Pref., £10 paid 

7,500 | Parker (Thomas), Limited, Ord., Nos, 1 to 7,500 ... 

$Rosling & Fynn 6 Y Cum. Pref.  ... ies T 

$7,850 | Telegraph Construction and Maintenance ... aes 
150,0003 Do. 4 95 Deb. Bds. Nos. 1 to 1,500 Red. 1909 

540, 000] Waterloo and City Railway, Ord. Stock iss 

| 


+ Quotations on Liverpool Btock Exchange. 


1 Unless otherwise stated all sbares are fully paid. 


Olosing Business don? 
Quotation week 
Sept. 8rd. Sept. 9th. | Sept. 9th, 1903, 
4— 5 4— 5 
eee eee 83 =” 88 83 — E8 
8 * 9 9| 9 J 121— 183 | 123— 133 
006 eee 121— 122 121— 122 
eee eee 124 —127 194 —127 
20 %| 15 K 10 %| 71— 78 71— 72 
ój— 6 51— 6 
198. to 158. 13s. to 15s. 
16/6 to 17/0 | 16/6 to 17/0 
11— 1 1 — 13 
li- 2 | u— 1 


100 —103 xd|100 —103 


eee eee 93 — 98 93 — 98 

15 Y 20 J 153— 163 | 154— 163 
eos too 52 — 64 54— 63 

109 —113 109 —113 

103 —106 |103 —106 

біо —107 [104 —107 

103 —106 103 —106 

2 72 — 74 72 — 74 

71% 2à— 22 2à— 3 


101 —106 101 —106 $ 


ё i- 9 
li— 2 | 1i— 21 


74 — 78 | 74 — 78 
78 — 83 | 78 — 83 
12— 23 12— 23 
21— 3 2)— 3 
99 —102 .| 99 —102 
10 — 103 | 10 — 104 


„. . 100 — 103 
"d 20 %| 16 — 17 xd| 16 — 17 
4491 .. | 52— 52 Kd 51— 52 
109 —113 xd|109 —113 


201— 214 | 204— 214 

. 100 —103  |100 —103 
4a— 4} | 48— 45 

9#— 10} | 93— 10i 
144—154 | 144— 151 

. 119/0 to 20/0| ... — ... 
20 %| 38 — 41 38 — 41 
102 —105  |102 —105 

со — 93 | 90 — 93 


§ From Bradford Share List. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


Oonsolidated Telephone Construction and Maintenance, - 4. 


* From Birmingbem Bhere Lirt. €T From Mancbester Bhere List. 


STOCKS AND SHARES. 


Tuesday Evening. 
SPECULATION at last seems to be springing into new Stock 
Exchange life, and Paris has stopped the banging of her electric 
traction shares in favour of bidding for Kaffirs. But despite the 
better quotations established in the African market, the volume of 
business is still small and investment orders continue to monopolise 
the attention of brokers. Consols have their own especial reasons 
for dulness, and Home Rails cannot recover from the slashing, if 
somewhat indiscriminate, criticism, whose new campaign has been 
started by comparisons between British and American companies, 
comparisons which are in several important details quite irrelevant. 
The electric department, however, maintains its stolid strength, 
and once more the few changes that there are to chronicle amongst 
the supply shares favour the interests of holders. While the tele- 
graph list displays but a trio of alterations, business in that section 
has received a fillip from the more sensible way in which quotations 
.are now officially recorded, and with the introduction of which we 
dealt fully in last week's notes. 
Possibly the regrettable absence through indisposition of the prin- 
‚сіра! dealer in electric lighting securities may have something to 
do with the quietude of trade in this section. Amongst the shares 
the only changes are an improvement of 5a in both classes of 
Brompton and Kensington, and of 10s. in City of London Prefer- 
‘ence. It has become such a usual thing to note an advance in 
‘Bromptons that an apology seems almost necessary for recording 
the fact week by week. City Preference are being bought by those 
who say that the company's recent circular to its customers suggest- 
ing three years' agreements has met with a gratifying response. 
Charing Cross new Ordinary are 8 to 9, and the “City Under- 
taking Preference change hands just under par, i e., £5 a share. 
For the Debenture stocks the demand continues unabated; this 
week it is County 44 per cent. and Metropolitan 41 per cent. 
Debenture stocks which have come into favour, and are up a point 
apiece. Brush Ordinary are down 3, the Preference 4, while the 
Debentures show no change. | 
Those who think that the movement in Telegraph Debentures 
will probably go yet further on the same upward path as that pur- 
sued by the Electric Supply stocks of similar character may see by 
a glance at the following table that there is room for improvement 
in several of the descriptions. It is only necessary to select a few 
to show that a good investment yield can be obtained with fair 
'ecurity :— 


T" bef B uà | | ! 


Oldham, Ashton, and Hyde Blectrio (410 pà.), Ord., 144—15. 
Do. p Brel. Laib 5. 10105 


Bank rate of discount 3 per cent. (February 6th, 1902). 


IX 


Company's Debenture Stock. Interest. | Price. ^ Yield per cent. 
| 
African Direct .. $e лав aS | 4 Par. £4 0 0 
Commercial Cable 4 : 96 434 
Eastern Telegraph | 4 110 | 812 9 
Eastern Extension ks 4 10 818 9 
London Platino— Brazilian .. s 6 103 516 6 
West Coast of American ..  ..! 4 9 418 
West India and Panama 5 1004 1 419 6 


In studying the above list, the Duke of Wellington’s dictum as to 
“the greater the interest, the greater the risk,” must be borne in 
mind, but it will be seen that the spreading of capital over several 
of the securities will easily produce 4' per cent. on the money, and 
that is good interest when the security is sound. 

Home railway stocks, as noted above, are all extremely weak, 
and the only class which fails to droop is that of the electrical 
descriptions, which remain unmoved amidst falling prices all round. 
For one thing, there is not the big bul] account 1n Central Londons 
or City & South London such as drags down the price of London 
and North-Western stock, and, moreover, holders of the “ electrical " 
gecurities appear to be in no such hurry to sell as arethe proprietors 
of the steam lines, The alight accident which occurred last week 
on the City & South London did not affect the price of the stock. 
Traffics in this department keep uniformly fair, but the period which 
comes after the dividends, reports and meetings, is usually a slack 
one, во far as business goes, and there is not likely to be much 
revival in this section for a month or so. 

In the Miscellaneous list, Cromptons have moved up a fraction 
upon а small amount of investment buying, while Globe Telegraph 
and Trust shares are also harder. There are few better 4j per 
cent. investments to be found in the House than Globe Preference, 
and this is beginning to be recognised. Callender's and Henley’s 
are both quiet, and the telephone market shows no particular change 
on the week. "C . 

London United Tramways Preference are gradually advancing, 
and at 11j show an advance of the fraction since the shares were 
pointed out as being a good investment speculation only a few weeks 
back. When commenting at that time upon the high price of the 
Debenture stock, we suggested that publicattention would probably 
turn to the Preference before long, and the improved price арр 
marke э 


for itself. Electric Traction erties are mostly a good 
but the changes on the week aré vely insignificant. 
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BLAST FURNACE GAS POWER. 
Bx HORACE ALLEN. 


Tu application of blast furnaoe gas to internal combustion 
engines has brought about a remarkable change and advance 
in the design and manufacture of gas engines for power pur- 
poses, the low cost of the gas fuel rendering it available for 
adoption in many industries where the cost of coal gas pre- 
cluded the application of gas power, while the reduced 
initial pressure and freedom from pre-ignition, common to 
the use of coal gas, has brought about the development of 
the size of unit to an extent that would never have been the 
case while only coal gas was available. 

Within the space of a few years the size of unit of gas 
engines for power purposes has advanced to 10 times that 
formerly procurable, so that where units of 50 and 100 н.р. 
were considered high, now it is quite à common thing to find 
manufacturers prepared to deal with gas engines of 500 to 
1,000 H.P. and upwards. 

Out of about 600 blast furnaces in the United Kingdom 
some 800 are continually in blast. When a new furnace is 
put into blast, it is kept continuously at work, year in and 

ear out, except in the case of a serious strike or breakdown, 
for the full life of its interior lining, say, from six years up 
to 16 years, though in some cases over 100 years have been 
reached. 

The average output of pig iron in Great Britain is about 
300 tons per week per furnace, though, of course, many of 
the larger furnaces greatly exceed this output; a single 
furnace in the United States is stated to have produced 
967 tons in 24 hours. 
` The fuel employed consists of either (1) raw splint coal; 
(2) coal and coke in varying proportions; (3) coke only. 
For the purposes of this article, we shall be very close to 
fact if we assume that 1 ton of coke, or its equivalent in 
coal (only the fixed carbon in the coal is practically of 
service for iron-smelting, the volatile portion passing out of 
the furnace along with the other gases) is required for the 
smelting of 1 ton of pig iron. 

The volume of gas, measured at atmospheric temperature 
and pressure, resulting from the consumption of 1 ton of 
coke, is about 170,000 cubic ft. | 

The above figures, applied to a single furnace of 300 tons 
output per week, show the hourly volume of gas to be 
1785 x 170,000 = 303,450 cubic ft. The total volume 
of gas escaping from the top of the 300 furnaces is, there- 
fore, about 91,035,000 cubic ft. per hour. 

The chemical composition of blast-furnace gas' depends 
upon— (1) the class of fuel ; (2) the reaction in the furnace ; 
(3) the proportion and composition of the earthy matter 
in the ore; (4) the composition and proportion of flux 
necessary. Typical analyses of blast-furnace gas, given in 
the ELECTRICAL Review of December 15th, 1899, show 
that from 30 to 38 per cent. by volume of this gas consiste 
of combustible gas, chiefly carbonic oxide, the remainder 
being inert. We may here remark that the composition 
of the gas issuing from any blast furnace (as long as the 
ore, fuel and flux are not changed in quality) is remark- 
ably constant. 

The utilisation of blast-furnace gas has long been a 
serious problem, though even at the present day enormous 
Volumes are still allowed to pass as waste into the 
atmosphere. The gas as it leaves the furnace, besides 


being in a highly heated condition, carries with it more or 


less water vapour, along with dust and fume. 

The temperature, or sensible heat, varies at different 
furnaces anywhere between 120° F. and 1,000? F., while 
the amount of water vapour depends upon the quantity of 


moisture contained in the fpel and ore, 10 per cent. by 


volume not being unusual. 

The dust and fume at the furnace mouth is sometimes as 
low as 3 grammes per cubic metre, though where spiegeleisen 
is the product of the furnace it reaches 50 grammes and 
above this. 


Owing to the amount of dust and fume carried along by 
the gas, its chief application up to recent years has been the 
heating of air-blast stoves and boilers, but in a very 
inefficient manner. The gas being of low thermal value and 
requiring about an equal volume of air for its combus- 
tion, can only give its maximum thermal output when the 
correct proportion of air is employed, and in stoves and 
boilers, where the gas is burned at atmospheric pressure with 
natural draught, the proper regulation of the mixture is 
almost, if not entirely, impossible, owing to the varying 
atmospheric conditions affecting the draught as well as the 
temperature, and therefore volume, of gas and air passing 
througb the burners. 

Even under the best conditions obtainable, the flame tem- 
perature in the boiler furnaces and stoves is very low, and 
unless the gas is used as hot as possible its ignition is very 
uncertain, 

Owing to the value of its sensible heat in securing the 
best combustion resulte, any cleansing process which cools 
the gas renders it almost useless for burning under the usual 
conditions, so that for boilers and stoves the gas should re- 
tain any sensible heat that it originally А 

The foregoing explains the reason why the processes tried 
for freeing the enormous volumes of gas from dust have not 
met with much success in regard to their being employed for 
combustion at atmospheric pressure and in boiler furnaces, 
and the quantity of dust carried in suspension appeared to 
indicate that the gas would not be of value in any other 
direction. 

To obtain the best heating results from the gas by 
combustion at atmospheric pressure, its sensible heat should 
be retained to the higbest possible extent, and as no system 
of freeing it from dust while retaining ite sensible heat has 
been devised, it has been found most efficacious to burn the 
gas without treatment to any further extent than is involved 
in passing it through so-called “dust catchers,” the result 
being that wherever the gas is consumed, dust is deposited 
upon all surfaces with which it comes into contact; this 
reduces, in proportion to the thickness of the deposit, 
the conductivity of the boiler flues, checker bricks in the 
stoves, &c., the fine fume being further carried even out of 
the tops of the tall chimney stacks, to settle all over the 
surrounding district. 

Hence, in the face of the above defects, some furnace 
managers, after providing all the steam power required for 
the blowing engines, and heating the stoves, have considered 
that they have done all that is possible in the direction of 
economically utilising the gas. 

The application of blast-furnace gas to internal combus- 

tion engines, first practically worked out ei age? В.Н. Thwaite 
in 1895 and applied at the Wishaw works of the Glasgow 
Iron Company, of Glasgow, and further developed in this 
country and on the Continent, has opened up a new field for 
the profitable recovery of what is во largely at present a 
waste product. 
. While from 90 to 120 cubic ft. per hour of blast- 
furnace gas will develop 1 I. H.. in gas engines, from 
500 to 600 cubic ft. will be required to provide steam 
for the same power development by combustion under 
boilers. 

Mr. Thwaite's invention included the following necessary 
conditions: (1) cooling or condensing; (2) freeing from 
dust; (3) removal of water vapour. | 
, Attempts have been made on the Continent, with more or 
less success, at furnaces carrying only a minimum quantity 
of dust, and provided with ample dust catchers, to use the 
gas directly from the main gas tubing, after it has travelled 
а considerable distance and deposited the heavier particles of 
dust, but when others have tried to follow suit they have 
been far from satisfied with the result ; where the Thwaite 
system has not been adopted in whole or in part, centrifugal 
fans and other apparatus have been tried, which, while 
carrying the cleansing considerably further than the dust 
catcher effect, generally add to the content of moisture in 
place of reducing it. However, it is now an acknowledged 
fact that the dust ‘must be prevented from reaching the 
gas oem cylinder, if satisfactory results are to be ex- 


On realising the enormous potential energy of blast furnace 
gas, the first thought that occurs to those interested, is that 


Саена 
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some system of storage is desirable; but when the capital 
expenditure necessary to provide gas holders of sufficient 
capacity to hold any reasonable supply of this poor 
quality of gas, which carries such a bigh proportion of 
nitrogen, is taken into account, storage in bulk is found to 
be impracticable. 

However, where an efficient. cleaning apparatus has been 
adopted, and the supply of gas is taken from two, three or 
more furnaces, no such apparatus as gas holders has been 
found necessary—except as used by Thwaite to establish 
an equable pressure. 

The flow of gas from the blast furnace is comparatively 
even and continuous while the blast is on, and as this is the 
case during from 80 to 95 per cent. of the whole 24 hours, where 
there are two or more furnaces, the periods of shutting-off the 
blast can be so regulated as to obtain a continuous supply of 
gas independent of storage. 

Besides, by the adoption of covers for the charging bell, 
to prevent the escape of gas during the time the charge is 
being dropped into the furnace, and the modern arrange- 
ment of tapping off the slag and iron while the blast is on, 
the flow of gas suffers only the slightest interruption. In 
this country it is unusual to instal the furnaces singly, 
furnaces being generally in pairs. 

Take, for instance, a couple of furnaces producing 600 
tons of pig-iron per week, a very common type of plant in 
- this country; the total volume of gas evolved per hour 
amounts to 607,900 cubic ft., if thecoke consumption equals 
ithe pig-iron output, which is usually the case. 

In connection with the above, and the fact that any steam 
taised by the combustion of this gas at atmospheric pressure 
‘requires five or six times the volume of gas to develop the 
same power as gas engines, a further question to be 
considered is how the best economy can be obtained from 
this by-product. 

If the whole of the gas could be applied in the most 
economical manner, or by gas engines, say, requiring 
120 cubic ft. per H.P.-hour, we find that the total power 
would be over 5,050 H.r. 

Under present arrangements the heating of the blast 
requires a fourth of the total gas evolved: but as the dust is 
deposited upon the firebrick checkering of the stove, thereby 
reducing the conductivity of the bricks to that of lime, 
it becomes a serious question whether it would not be 
advisable, from economic reasons, to adopt Mr. Thwaite's 
-suggestion to heat the stoves with common producer-gas and 
apply the furnace gas to gas engines for power production. 

The principal application of blast-furnace gas at present 
їз in providing blowing power by steam, and as the ratio 
between direct gas application and steam raising is a8 1 to 5, 
it will be apparent that where 500 H.P. is being developed 
‘by boilera, &c., the application of direct combustion would 
provide the 500 н.р. for the purposes of the furnace, and 
also 2,000 н.р. for profitable application by electrical 
generators, &c. 

That town gag, or retort gas, fuel would never have led to 
-the present development is due to two causes: the high cost 
of coal-gas, and the excessive initial pressure, combined 
-with the fact that’ the proportion of air required is about 
10 times the volume of gas, while blast furnace gas only 
‘requires from 75 to 1'0 volume of air per volume of gas. 

Though coal gas has a thermal value of from five to six 
‘times that of blast furnace gas, the effective result in gas 
engine cylinders is not in anything like the same proportion, 


-owing to the difference in the proportion of air required for 


combustion. As a matter of fact, blast furnace gas gives 
only about 16 per cent. lees power than coal gas—cylinder 
for cylinder ; of course, the valve areas have to be pro- 
portioned to meet the altered conditions. 
Another most important feature in favour of blast furnace 
gas is the low proportion of hydrogen and hydrocarbon 
gases, which has the effect of permitting the increased 
effective pressure to be obtained from increased compression 
without involving pre-ignition, while positive ignition can 
readily be obtained by either tube or electric ignition, and a 
high mean pressure of from 62 to 70 lbs. per square inch 
can be obtained with a maximum pressure of not more than 
200 lbe. per square inch. 
While single cylinder engines give very good results when 
working on the Otto cycle, if provided with sufficiently heavy 


fly-wheels to give the necessary regularity, the addition of 
cylinders, or the adoption of the double-acting arrangement, 
follows on the increased size of unite. 

A single cylinder engine, provided with a heavy fly-wheel, 
can be made to develop just twice the power with the same 
regularity of speed by simply adding a second cylinder, the 
proportions of crankshaft and other main parts remaining 
the same, and it follows that the application of four cylinders 
would render even a lighter fly-wheel proportion sufficient. 

` Manvfacturers are quite prepared to supply engines of 
large units capable of continuous running for long 


periods, and of otherwise fulfilling electrical engineers’ require- 


ments in regard to speed regularity, &c., but as blast 
furnace proprietors and managers are not usually cognisant 
of the possibilities of electrical application of power as a 
means of profitable recovery of this important by- product, it 
is to the electrical engineer that we must look for its 
development. 

This subject has been dealt with in your issues of 
December 30th, 1898. December 15th and 22nd, 1899, 
December 29th, April 27th, 1900, December 1410, 21st 
and 28th, 1900, January 17th, 1902, and August 29th, 1902, 
to which the writer would refer those interested in this 
important source of cheap power. 


ELECTRICITY AT THE NEW YORK NAVY 
YARD.* 


Tug ALTERNATING SYSTEM USED IN THE STEAM ENGINEERING 
SHOPS. 


BEFORE deciding upon the electrical equipment for the new shops 
of the New York navv yard, a careful comparison was made between 
the direct-current and alternating systems. On finally adopting the 
latter, the officers were largely influenced by two facts—the greater 
flexibility of the alternating-current system, and the small amount 
of attention required by alternating-current polyphase motors It 
is very possible that in the not far distant future, additional shops 
will be erected in the Yard, in which power will be required; there 
shops may or may not be built near the power house. With the 
alternatiug-current system installed, the static tra: sformer, a very 
efficient piece of apparatus, provides a means whereby the generator 
voltage may he raised and the necessary power transmitted to any 
required distance without appreciable loss, and without the 
expenditure of large sums for the heavy copper conductors demanded 
by low-voltage direct currente. 

At the end of the transmission line, step-down transformer: are 
employed to reduce the voltage to the same value as that cf the 
generators, and thus the motors there operated may be of the same 
standard characteristics as those installed in the shops near the 
power houee. | 

The second consideration, that relating to the handling of the 
individual motor, is of serious moment, as those who have bad ex- 
perience with sparking commutators, and the mahy other ills to 
which the p.c. motor is heir, can readily testify. 

In the modern polyphase motor there is presented the simplest 
piece of rotating electrical machinery now on the market; andit is 
consequently especially adapted for use in industrial plants where 
the best of care is not always giving to intricate mechanism, and 


where the motor is necessarily placed in charge of workmen inex- 


perienced in electrical matters. | 

These motors are so designed ani constructed that they require a 
minimum amourt of attention, and, in fact, all that is necessary 18 
to start and stop them, as occasion demands, by throwing a simple 
switch, and to make a weekly inspection to see that the oil pockets 
are kept filled to properly lubricate the bearings ; further, they will 
stand almost any amount of abuse in the way of overloads, &., 
without being damaged. 

Another feature of this type of motor is that all of the machines 
can be controlled by starting or stopping the main generators, and 
without any attention being given to the individual motors. This 
makes a shut-down for the noon hour a very simple matter, and ren- 
ders unnecessary the amount of ‘abour involved in the use of any 
other form of power. : ‚ 

Detailed specifications were drawn by the Bureauof Steam Engi- 
neering, and the contract for the entire plant was finally secured by 
the Westinghouse Electric and Manufacturing Co. : 

The power used throughout the steam-engineering shops, with the 
exception of that for the cranes, is furnished by alternating · current 
motore, directly connected to the larger machine tools, and belted 
to countershafting for driving the smaller tools. 

The various machinery ued in the foundry, blacksmith shop and 
2 TT е л EN OK. ION 


* Abstract of article contributed by F. N. Kollock, Jr., in the 
Journal of the American Society of Naval Engineers. 
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pattern shop (which buildings were not destroyed and have not 
been rebuilt) is also driven by alternating-current motors. 

The crane equipment consists of three cranes in the machine 
shop and three in the erecting shop, all of which are operated by 
direct- current motors, the power for which is obtained temporarily 
from direct-current generators. The plan is to ultimately instal 
rotary converters for such service, these machines to be operated 
from the main alternating- current generating plant. 

The power house was designed by the Bureau of Yards and Docks, 
and built under the supervision of the navy yard authorities. The 
building is 100 ft. long x 86 ft. wide, built of brick with granite 
trimmings, and is located at a distance of about 60 ft. from the 
machine shop, boiler shop, and erecting shop. j 

The Power Plant.—The original idea was to place the power house 
within the rectangle made by the shops, but in order to afford the 
shops as much light as possible, and. also to minimise the fire riak, 
the present location was decided npon. The foundations for the 
buildiog, and for the engines, generators and boilers installed 
therein are of concrete, and are built on piles. 

The engine room, separated from the boiler room by a brick par- 
tition, is 97 ft. long x 36 ft. wide, and is arranged to accommodate 
four generator outfits, the necessary exciter and switchboard equip- 
ment, and the condensing apparatus; also the boiler feed pump, 
the air pump and the circulating pumps, which latter are motor 
driven. 

The engine room floor is 4 ft. above tbe ground level, and 
a basement is provided for the reception of the condensing 
apparatus and all piping and wiring. The boiler room, 96 ft. 8 in. 
long x 45 ft. 2 in. wide, is arranged for three Babcock & Wilcox 
boilers of 300 н.р. each, and space is provided for the installation 
of one 100-н.р. boiler, with independent steam-driven feed pump, 
and for the coal and ash-handling apparatus, the mecbanical draught 
and the Roney mecbanical stoker, all of which machinery is also 
driven by alternating-current motors. 

All of the apparatus in the power house, with the exception of 
the electrical equipment, was installed under the supervision of 
Westinghouse, Church, Kerr & Co., the Westinghouse Electric and 
Manufacturing Company (the main contractor) furnishing the entire 
electrical equipment, including the generators, exciters, switch- 
board and auxiliary motors. 

Three engine-type generating units, as called for in the contract, 
have been installed. The engines are of the vertical cross-compound 
type, and were manufactured by McIntosh, Seymour & Co. The 
high-pressure cylinders are 16 in. and the low-pressure cylinders 
34 in. in diameter, the stroke being 36 in. The engines operate at 
a speed of 136 revolutions per minute, and are rated at 630 F. P. 
each, at an initial steam pressure of 160 lbs., and a vacuum of 26 in. 
Each engine is equipped with an electric governor, by means of 
which the speed can be varied 3 per cent. in either direction from 
the normal while the enginesare in operation. The motor actuating 
this governor is situated on the engine fly-wheel. Aside from this 
electrical governor, a centrifugal governor is supplied to closely 
regulate the speed of the engine, which feature is so vital to the 
successful operation of alternating-current generators in multiple. 
À Westinghouse vertical cross-compound high-speed engine is pro- 
vided, to which one of the two exciters furnished is directly con- 
nected. The high and low-pressure cylinders are 8 in. and 13 in. 
in diameter respectively, and the stroke is 8 in. The engine 
operates ata speed of 375 revolutions per minute, and is rated at 
60 н.р. at a steam pressure of 160 lbs, and а 26-in. vacuum. The 
steam piping is arranged so that this engine, or any one of the 
three main engines, can also be run independently non-condensing. 

The feed pump is of the Blake pattern, and is connected to its 
driving motor through a set of double reduction gears, being 
designed to run at a speed of 32 revolutions per minute; there is 
also a Blake single-acting plunger pump, installed as an auxiliary 
feed pump. 

The Electrical System.—After careful consideration as to the elec- 
trical characteristics of the generating units, it was finally decided 
to inetal a system having low alternations, and operating at a low 
voltage. The low speed of the engines, 136 revolutions per minute, 
as above given, required fewer poles with generators so designed, 
and, therefore, the adoption of such a system meant a reduction іп 
the diameter and size, and, consequently, in the cost thereof. 

The probable use of rotary converters for furnishing power to the 
direct-current crane motors was also taken into consideration, and, 
inasmuch as there is a well-known objection on the part of the 
majority of the builders of such apparatus to high alternation 
rotary converters, it was decided that it would be best to intal a 
3,000 alternation system. 

In deciding the question of the voltage to be employed, the 
object was, of course, to have as low a voltage as possible, to lessen 
the possible troubles due to breakdowns of insulation, and still have 
it high enough to reduce line losses to a minimum and cut down 
the necessary amounts of copper in electrical apparatus and line 
wires. The proximity of the power house to the shops in which 
the power was to be utilised made a high voltage unnecessary, and 
this fact, together with the increased safety to attendants in the 
power house, and the workmen, unfamiliar with electrical 
machinery, in the various shops, convinced the naval authorities 
that an electromotive force of 220 volts at the generators would best 
meet their requirements. It was further decided that a two-phase 
system would be-best under existing conditions. 

The three generators, therefore, as called for by the specifications 
and furnished under the contract, are designed to operate at 25 
periods per second, or 3,000 alternations per minute, two-phase, and 
at an electromotive force of 220 volte; the speed being 136 revolu- 
tions per minute, the number of poles is fixed at 22. The gene- 
rators are of the revolving-armatare type. 

The makers have guaranteed for these generators an efficiency 


at full non-inductive load of 943 per cent.: at three-quarter 
load, an efficiency of 93 per cent.; at half load, an efficiency of 
904 per cent., and at quarter load, an efficiency of 84 per cent., 
the figures being based on measurements of the copper and iron 
losses separately determined and exclusive of friction. The 
guaranteed regulation is a rise in voltage of 6 per cent., full non- 
inductive load being thrown off, constant speed and constant 
separate excitation obtaining. 

For the excitation of the three alternating-current generators, 
two direct current outfits are provided, an engine-driven exciter 
and a motor-driven exciter. Either outfit is of sufficient capacity 
to excite two generators, under any conditions of load, and, as the 
present requirements for power can easily be met hy two machines, 
the third being kept in reserve, it will only be necessary to operate 
one of the exciters at a time. The engine-driven exciter will be 
used when the alternating-current machines are being started, and, 
after their voltage has been brought up to normal, the exciter 
driven by the alternating-current motor will be put in service and 
the engine-type outfit shut down. 

When direct-current generators are run in multiple the only 
requisite is that the electromotive forces generated by the machines 
under consideration shall be the same. In the multiple operation 
of alternating-current generators not only is this required, but also 
the most careful design is necessary to ensure the generators having 
the same wave form ; and, further, the regulation of the driving 
engines must be such that at all loads the angular velocity of the 
revolving element of the generator shall be practically constant. 
In large engine-type outfits, such as those under discussion, in 
which the generators have a large number of poles, this latter re- 
quirement is of special importance. The total variation in speed 
during one revolution (that is, the amount which the revolving 
element forges ahead plus the amount it lags behind the position 
of uniform rotation) must not exceed „th of the pitch angle 
between two adjacent poles; and where the poles are very close 
together the equivalent percentage of the circumference of the 
revolving part is very small. In the case of these 22-pole machines 
the maximum permissible variation on either side of uniform 
rotation is ‘27°, or ‘0750 per cent. of the circumference of the 
armature. 

The securing of such uniform speed is accomplished by means of 
very heavy engine fly-wheels having great inertia, which inertia tends 
to overcome any speed variation due to sudden changes of the load. 
These changes are apt to be so rapid and of such brief duration, 
that any form of engine governor is entirely inadequate. 

Engines which are to be used to drive alternating-current gene- 
rators, especially those to which the revolving element of the 
generator is to be rigidly connected, should, however, be equipped 
with governors of the most approved type for regulating within the 
ordinary limits ; and, further, these governors should be adjustable 
while the engines are running, in order to facilitate synchronising 
the machines. 

The motors used in the power distribution are known as the 
" type C " motors, which have a torque, at starting, several times 
the value ofthe full load torque. This is considerably higher than 
is required or desirable for motors used in ordinary machine-shop 
practice, as the driven tools are usually started without load, and, 
further, the resulting mechanical shock to the machinery is to be 
avoided. Another point to be considered is that, with the use of 
lower starting torques, the starting current taken by the motor is 
reduced, it being proportional to the starting torque, and for full- 
load torque about 24 times full-load current. 

By means of a pair of auto-transformers placed between the line 
and the motor the electromotive force at starting may be lowered as 
desired, and the torque correspondingly reduced. All of the motors 
installed in the Navy yard are equipped with devices of this kind, 
except those of a capacity below 5 H.P., in which case there is no 
necessity for their use. Each of these consists of a marble panel, on 
which are mounted the necessary controlling switches and two auto- 
transformers, which latter are mounted in separate cast-iron cases 
and arranged to be placed apart from the panel and connected 
thereto. 

Each of these starting panels carries a four-pole double-throw 
switch for throwing a low voltage on the motor terminals at 
starting, and, when full speed has been reached, applying full-line 
voltage by throwing to the other position; also, a main four-pole 
single-throw switch for cutting the motor entirely from the cireuit, 
and, in some cases where it is necessary to run the motors in either 
direction, a two-pole double-throw reversing switch. The two 
auto-transformers are connected between one side of the starting 
switch and the motor, and are provided with a number of loops. 
By this means the electromotive force applied at starting may be 
reduced at will to meet the requirements of the service on which 
the motor is working. | 

: When it is desired to stop the motors the circuit is broken by 
means of the four-pole single-throw main switch, except in the case 
of the large motor, where circuit breakers are provided for this 


purpose on the starting panel. 
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PRODUCER GAS FROM BITUMINOUS COAL 
FOR POWER PLANTS. 


Тнв following is a brief description of the improved gas producer 
which bas recently been introduced by Messrs. W. Е. Mason, 


Limited, Manchester :— 
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The vapours driven off the surface of the coal are drawn down 
through a circulating pipe by means of a steam jet, and are 
passed into the incandescent fuel above the grate, but beyond the 
zone of active combustion. The gases are led away from the producer 
through an outlet about 12 in. above the grate ; the ash and clinker 
are withdrawn through the water trough. 

The fixed carbon is burnt at a high temperature on and near the 
grate, and when the combustion is complete, the steam and tar 
vapours are injected inlo the incandescent mass. The effect of this 
is that these products are decomposed, and enter into combinations 
forming gases entirely combustible, viz., H and CO; these products, 
therefore, act as enriching agents, which they can hardly do when 
air with its 75 per cent. diluent N is used to effect the combination. 
Air, cf course, is necessary, but the sensible heat developed from or 
by the combustion of the air is utilised to effect the decomposition. 
The vaporised products from the coal, together with sufficient gas 
produced below the outlet, are made to circulate, and thus keep the 
temperature at the outlet high enough to prevent any tar vapours 
being formed at or below the outlet. 

The grate has more air space on the side facing the vapour 
outlet, because the temperature has to be maintained higher 
op this side. The fuel on tbe opposite side of the grate is 
only kept burning sufficiently to maintain incandescence and 
to ensure the formation of CO. The reason for this is that 
the gas made on this side of the grate is only similar to 
Dowson or ordinary producer gas, and is not enriched by the 
addition of the products of decomposed steam and tar vapours 
as is that produced on the opposite side. It is entirely due to this 
enriching process that the apparatus is capable of generating, from 
ordinary bituminous coal, gas of a calorific value of 185 B.Th.U. per 
cubic foot. This high thermal value is invaluable in furnace work, 
and produces results in the gas engine more closely approaching 
those of town gas than has hitherto been possible. 


NEW PATENTS, 1902. | 


Compiled exprest ly for this journal by W. P. THOMPSON & Co., Electrical Patent 
Agents, 822, High Holborn, London, W.C., and at Liverpool, to whom all 
inquiries should be addressed. 


ғ 18,697. “А new or improved electrical post, being a method of and means 
for collection, transmission, &nd delivery of letters, parcels, and the like." 
R. TaGOl-PisciLI. TTI.. August 25th. (Complete.) 


18,651. ‘* Improvements in or relating to electric switches, plug sockets and 
the like.” F. G. Batty, August 25th. 


18.655. Automatic switch for electric pumps.” R. CoLLIJ Ss and A. C. 
Giuscow. August 25th. (Complete.) 


18,685. “ Improvements in electrical measuring devices." A. T. Cooper. 
August 25th. 


18,696. The electric-chemico process for printing newspapers, posters, 
sheets, books and the like without the use of ink." A. W. Turner. August 
26th. 

18,70€. ‘Improvements in handles of brake levers for electric cars, motors, 
or road vehicles or the like." W.J. GREEN. August 26th. 

18,747. "Improvements in automatic telephone exchange mechanism." R. 
Happan. (The Strowger Automatic Telephone Exchange, United States.) 
August 26th. (Complete.) 

18,766. ' Improvements in alternating current electricity meters." S. Z. DE 
FERRANTI and W. Hamitton. August 26th. ` 

18771. “ Improvements in controlling or limiting the play of electric col- 
lectors.” C. ТлтнАМ. August 26th. 

18,777. "Improvements in and relating to trolley holders for overhead con- 
duit systems." A. THODE. August 26th. 

18,782. ‘Improvements in or connected with life guards for electric cars and 
the like." A. M. Martin and J TENNANT. August 26th. 


18,798. "Improved means for synchronising alternating electric current 
machines.” M. B. FIELD. August 27th. 

18,816. “Improvements in commutators for dynamo-electric machines.” 
Tue British Тномѕох-Носвтох Company, LIMITED. (Н. F. T. Erben, 
United States.) August 27th. 

19,817. "Improvements in electric motor contro] systems." THE BRITISH 
Тномвох-Носвтох Company, LiwiTEep. (W. О. Mundy, United States) 
August 27th. 

18818. ‘Improvements in electric transformers." THE British THOMSON- 
Hotston Company, LIMITED. (W. S. Moody, United States.) August 27th. 


18,819. “Improvements in electric switches." THE BRITISH THOMSON- 
HorsTOR Company, LIMITED. (C. C. Badeau, United States.) August 27th. 
18,820. ‘Improvements in dynamo-electric machines." THe BRITISH 


THosson-Hotston Company, LixirTED. (H. G. Reist, United States.) 
August 27th. | 

18,821. ''Improvements in electric motor control systems.” THE BRITISH 
Тномѕох-Носѕтох Company, LiMiTED. (Е. E. Case, United States.) 
August 27th. 

18 922. Improvements in electric meters.’ Н. H. Lake. (General 
Electric Company, United States.) August 28th. 

18,928. “Improvements in direct current electricity meters.“ H. H. Lake. 
(General Electric Company, United States.) August 28th. 

18,924. Improvements relating to variable speed driving mechanism for 
electric motors," Н, H. Lake. (General Electric Company, United States.) 
August 28th. 

18,925. ‘Improvements in, or relating to, rbeostats for starting electric 
motors.” Н. H. LAKE. (General Electric Company, United States.) August 
28th. 


18,926. ‘Improvements in electrical transformers." H. H. Lake. (General 


Electric Company, United States.) August 28th. 

18,933. Improvements in safety appliances or trolley catchers for electric 
сагв.” G. C. Мп.мев. August 28th. 

18,958. Improvenients in or pertaining to apparatus adapted for indicating, 
or for opening or closing a circuit, on change of the direction of flow of electrical 
energy." L. ANDKEWS. August 28th. 

18,960. “Improvements in connection with swivelling trolley heads for 
electric locomotives, cars or trucks." T. E. R. PRILLIrs and Е. A. M. ALLING- 
Hau. August 28th. 


18,985. ‘Electrical system and apparatus for automatically or otherwise con. 
trolling tramway and railway points, and also trolley wire points at junctions 
or branches." Н. СнАрмАХ. August 29th. 


18,009. * Improvements in electrically insulatory wall plates, and the like." 
J. Torr. (R. Miiller, Germany.) August 79th. 


19,032. “Improved svstem of control for multiple unit electric trains." 
T. Уоч ZWEIGBERGK. Augus? 29th. 


19,079.. “ Ап universal pivot joint for electrical light fittings purposes." R. W. 
BnaHaMx. August 30th. 


19,097. ‘Improvements in apparatus for breaking electric ares.“ CALLES- 
DER's CABLE AND Construction Company, Limiter, and Н HASTINGS. 
August 80th. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS, 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 822, High Holborn, W.C., and at Liverpool, price, post free, 9d. 
(in stamps). 


1900. t 


12,400. ‘* improvements ia the construction of rali bonds for electric raliways, 
and la the mods of appiying the same.” 0. 0. M. Hardingham. (Felten and 
Guilisaume Cariswerk Actisngeselischaft. Dated July 10th. 1 Rail bonds for 
electric railways consists of a strand or group of wires and are secured by insert- 
ing the ends of the wires in holes around & céntral hole in the web or flange 
of ies rail into which & taper pin is driven to close the metal on the wires. 
8 claims. 


12,631. ''Positive electrode for accumulators.” C. von Sedaef!. Dated July 
lith, 1900. Positive electrodes of accumulators are formed with a frame of lead 
рате disposed radially, and provided with lead ribs, which may be undulated. 

he electrode may be of polygonal, circular, or square cross-section. Active 
material is filled into the spaces of the frame as usual. The ribs cau be 
secured bv cross-pieces. Angular extensions of the plates are connected to a 
pole. 1 claim. 


12,537. “‘tmprovements In aud relating te slectrio accumulator plates." P. F. 
Ribbe. Dated July llth, 1900. Relates to electrodes which are made of a 
elotted sheet of metal which is folded on itself alternately to the right and left 
and consists in keeping the folded parts at a sufficient distance apait to facilitate 
the circulation of the electrolytes. 4 claims. 


12,001. ''improvomeats relati to the separation of mixed granular or 

iverised substances.” Е. Gates. Dated July 12th,1900. Relates to the separa- 
ion of gold, silver, copper, or other metallic substances from granular or 
pulverised material containing them. The material falls in a shower from a 
hopper, and & current of high tension is passed between the terminals, which 
may consist of ordinary arc-lamp carbons. The falling metallic particles are 
repelled or attracted by a current in a wire, and are collected in hoppers. The 
wire may be replaced by the face of an electro-magnet. 1 claim. 


12,673. ‘‘An imprevoment in tbe manufacture of glass Бу electrical beating.” 
H. Voelker. Dated July 18th, 1900. In the manufacture of glass the ground raw 
materials are mixed with a conducting material, such as graphite, powdered 
charcoal, &c., and are melted by the passage of an electric current through the 
mixture between suitable electrodes. 1 claim. 


12,672. An improvement ln the manulactere of glass by sleotrical heatiay and 
apparatus theretor.’ . Veelker. Dated July 18th, 1900. Relates to the manu- 
facture of glass in electric furnaces. The raw materials are fed by worms from 
boppers to & furnace, and are fused by heat from an arc passing between 
carbon electrodes. The molten glass flows into the cleaning tank, where it is 
further heated for the purpose of clearing it from air bubbles by an electric 
current passing through the tank between electrodes. A current may also be 
passed пон the receiving tank to keep the glass at the required tempera- 
ture. 4 claims. 


12,702. ‘‘ improvements in electrical aocumulators." А. A. Riasse aud J. J. H. 
Sengeisen. Dated July 18th, 1900. Cross sections at right angles to each other 
of part of a plate is described. ‘ihe plate is ribbed and provided with three 
series of perforations or channels, which traverse the plates respectively in а 
vertical direction, a horizontal longitudinal direction and a horizontal trans- 
verse direction. The plate is prepared by casting metal] lead on a metal mass 
formed by superposing on a level base serving as a foundation a network formed 
by series of needles ranged parallel to one another and having their ends fired 
in & plate. Each series of needles is placed at an angle of 90° to those in the 
system immediately below them, and each series rests upon the series which 
precedesit. The needies which cannot be withdrawn mechanically are dis- 
solved out bya suitable chemical reagent. The block obtained us above 
described is cut into strips of the required thickness. 1 claim. 


12,709. ‘improvements In olectrio aro lampe." F.M. Lewis. Dated July 18th, 
1900. A clutch lamp is provided with solenoid regulating gear. 8 claims. 


12,710. ‘* Improvements la electric switches." W. В. Dals. Dated July 14th, 
1900. In order to give a wide double break, the contact arm is arranged to keep 
parallel to the plane of the contacts. In а double-pole switch the contact bars 
are carried by a cross-piece. To arms on this cross-piece are pivoted two 
levers, the other ends of which are pivoted to a bracket. A handle is loosely 
connected to one of the bars which are connected by a spring to give a quick 
break. 1 claim. 


12,733. . ' Art of reducing attonuation of electrical waves and apparatus there- 
for." М. Рори. Dated July 14th, 1900. Relates to tuning electric circuits to 
prevent the attenuation of the electric waves. 11 claims. 


12,737. ‘‘Improvements in and eonueoted with holders for alectrio Incandescent 
lamps." Н. Oppenheimer. (Actlengeselisohaft Mix and Genest.) Dated July 14th, 
1900. Relates to incandescent lampholders. A key switch holder for & 
F lamp having a ease made in two parts which screw together 
may have the slotted externally-threaded part provide d with a rib to &tiffen it 
and limit the extent to which the internally-threaded part can be screwed on. 
The holder is provided with twoinsulating parts, the upper one has a projecting 

rtion fitting into a recess in the lower insulator, and the two are connected 

y two screws peas through the lower part into metal pieces in the upperone. 
The heads of these screws may be covered with plaster. The upper part bas 
two parallel openings, and the lower part hes corresponding recesses to give 
access to binding screws on metal pieces which receive the ends of supply con- 
ductors passed through boles in the upper part. A groove in the face of the 
ower part separates two holes having shoulders to support plunger carriers in 
contact with the metal pieces in the upper part. Tne upper part is hollow, to 
contain a switch of any construction which iscovered by an insulting disc pro- 
vided with holes to pass the conductors. 2 claims. 


12,738. '* An improved dynamo brush." J. F. P. Ringsdorff. Dated July 14th, 
1900. A dynamo brush is made up of tinsel or thin metal ribbons running only 
in one direction. These are pressed together and enclosed iu a metal or 
webbing case. Osher materials, such as metal sheet, carbon, or the like may be 
employed in combination with the metal ribbons. 1 claim. 


12,743. An improved methed cf and apparatus for the local application of elec- 
trical treatmout of the buman body." Н. Bebrendt. Dated July 14th, 1900. Local 
electrical treatment of the human body is effected by means of apparatus 
through which there is a static discharge, and from which air is exhausted so 
that the apparatus adheres like a cupping glass and the blood is drawn to the 
surface and subjected directly to the light and ozone produced. A suitable form 
of apparatus consists of a cup or bowl shaped at the mouth to conform to the 
part treated and provided with terminals connected by wires to an influence 
machine, &c., and a passage, preferably through a handle connected by rabber 
tubing to an air pump. 1 claim. 
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EDUCATION BY OBSERVATION. 


Two exceptionally interesting departmental addresses were 
delivered to the British Association at the recent Belfast 
meeting : one to the Engineering Section “G,” by Prof. Perry, 
the other by Prof. Armstrong to the new section “ L,” which 
deals with Educational Science. Prof. Perry limits himself 
primarily to methods of training the young engineer, Prof. 
Armstrong treats of education in general. Both agree in 
essentials, though differing in detail; both exalt the im- 
aginative or observing faculty of the youth, and both 
deprecate a mere stimulation of his assimilative power. Of 
Prof. Perry’s views we have no need to give an outline, for 
in the main he has simply repeated his former description of 
the ideal edacational system, elaborating his arguments, it 
is true, but reproducing in the attractive manner which is 
so characteristic of him the opinions contained in that 
admirable pamphlet, * England's Neglect of Science." We 


note a slight divergence between the two authors which is 


worthy of a moment's thought ; Prof. Armstrong takes a 


higher view of the educational value of Latin than does 
Prof. Perry, while the latter ranks mathematics—his own 
practical mathematics—above the level granted to it by 
Prof. Armstrong. Both, as might be foreseen, insist on 
natural science as a necessary subject; while Prof. Perry 
seems inclined to accept an education from which all 


foreign languages are excluded. 
This last notion is wildly heterodox, but there is much to 


be said for it. There is no advantage in a man becoming 
imperfectly polyglot; a slight acquaintance with one or 
more foreign languages is useless; a thorough working know- 
ledge of one or more is useful, but it is questionable whether 
the time occupied in acquiring that knowledge might not 
more profitably be devoted to the subjects included in the 
schoolmun's term “English”: i.e, the English language. the 
art of composition, British history, the geography of the 
British Empire, political economy, and perhaps a general un- 
derstanding of the British “ Constitution.“ With all respect 
to the national feelings of our friends on the Continent of 
Europe, the English language will become the language of 
the world for every purpose save that of pure literature ; and 
therefore, it is less necessary for the Briton to study (say) 
German, than for the German to study English. It is 
curions to note that after the death of Volapük and its 
congeners — we believe these weird codes of words 
are dead—a suggestion has been made (by Sir F, 
Bramwell at the B. A.), to adopt Italian as an inter- 
national language for science and commerce. In the Middle 
Ages, when only a limited number of persons could read and 
write, and when traveling was comparatively unknown, an 
esoteric medium of intercourse was possible and tolerable ; 
but with universal education the notion becomes impossible, 
and the tongue which has already won for itself the widest 
acceptance, which has the largest vocabulary, and which is best 
able to absorb new expressions, is bound to come to the front. 
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Prof. Armstrong has taken the present opportunity of 
inventing a new and happy phrase; he has spoken of the 
“Four Rs., the last being © Reasoning." It is natural to 
the child—the British child at all events, happily—to be 
interested in things rather than in words; he wants to see 
the wheels go round, but is not specially desirous of reading 
how they do 80. Therefore, the function of the school 
should be to give him the wheels, and the teacher must help 
him to examine them ; and while this is being done, number- 
less occasions arise for explaining theoretical points which 
become interesting and absorbing in the presence of the 
model, though dry, repellant, and unintelligible in its 
absence. In fact, the whole principle of education, of 
whatever kind, is contained in the sentence quoted by Prof. 
Armstrong from Oliver Wendell Holmes: —“ I don't want 
you to believe anything I say, I only want you to try to see 
what makes me believe it.“ 

And this quotation brings us to another point. Quite 
apart from the lessons it seeks to impart, Prof. Armstrong’s 
address is a piece of charming English prose, as elegant as 
it is eloquent; and both it and Prof. Perry’s paper are 
studded with quotations from the masters of English litera- 
ture. Without desiring to be offensive, we wonder how 
many of our chemical and engineering students, or our 
successful chemists and engineers, could, without assistance, 
put names to these quotations, or could explain the allusions 
which abound in the address to Section G? Most of us have 
to earn our livings, and have to do so in the face of severe 
competition ; a competence is only to be gained by деер and 
narrow specialisation and much routine work, which is dull 
and uninteresting. Apparently but little time and nervous 
energy are left for general culture, while literature and the 
fine arts must be wholly neglected. It is not true and not 
necessary ; it is even fatal. Specialisation is undoubtedly 
requisite, but it should be postponed as long as possible ; and. 
before it is begun the training should include the most 
various subjects, so that ultimately the man shall become 
not a mere laboratory investigator engaged in collecting 
facts; but a man of science, able to collate those facts into 
theories and so-called laws; a man of the nation, able to 
bear his burden and wisely to enjoy his privileges as a 
British citizen; a man of the world, able and willing to 
add his mite to the evolution of the human race. 


In the following pages will be found 


The Surface 


Contact Fad. a full description of the Dolter surface 


call attention to the fact that the article is a description, 
and not a criticism, We regret to say that our faith in 
the contact system—in any electrical contact system—is not 
robust. | 

In our issue of April 4th, 1902, was published an article 
dealing with the Lorain surface contact system as employed 
in Wolverhampton. That article was not aimed at the Lorain 


system in particular; in fact, we believe that as an electrical 
contact system that is almost as good as the best; it was 


directed mainly against the action of an unrepresentative 


body of men who had put their hands into the ratepayers’ 


pockets, even, we may say, exacting from them signed 


blank cheques, in order to equip their 11 or 12 miles of 


track with a system, whose sole recommendation in practice 
was that it had been tried for some months in Washington, 
U.S.A., and then pulled up. 


contact system. We desire, however, to. 


As we protested then, so we protest now, against the 
adoption by any corporate body, without an actual poll of 
the ratepayers, of an untried system, and a system the only 


conceivable advantage of which is that the trolley wire is 


eliminated. What are the objectians to the trolley wire ?— 
That it is carried on poles, and is unsightly ! The objection 
has been proved groundless so often that we will not waste 
space in refuting it once more.—That it is dangerous! Such 
a serious objection calls for rigid proof, and we call on the 
objectors to state how many fatalities to human beings, 
how many severe shocks, how many injuries of any descrip- 
tion, have been caused by the falling of a trolley wire in 
England. The trolley wire is put up too well to fall around 
as some people would have us believe, and we cannot recall 
a single fatality arising from the occasional accidents of 
that description which have occurred, All the accidents are 


due to telephone wires, or guard wires, falling across the 


live trolley wires, and dangling in the roadway ; and, we 
would ask, is that any reason why a system, of which the 
first cost is known, of which the depreciation is known, of 
which the general reliability is known, should be super- 
seded by a system of which hardly the first thing is known, 
and for which, whether for good or evil, the ratepayer has 
to pay? If it were not that the itching desire to do some- 
thing out of the way, whether with one’s own money or 
that of someone else—the desire to see oneself mentioned in 
the ha’penny papers as having invented a flying machine, 
or started a surface-contact system—had not gripped so many 
authorities fast, we would suggest that it would be far 
cheaper to make the trolley system perfectly safe by re- 
moving or insulating all crossing wires, thereby automatically 
removing the offensive guard-wire, than to plunge headlong 
into the unknown. We say “the unknown” wittingly, 
for although the Lorain system (the only contact system 
in England at the present moment) has been working 
for several months, it has not been working nearly long 
enough to give any kind of notion, even to the officials, as to 
its worth and its cost. Not for three years at least can true 
working results be expected; and for that reason we dread 
the issue of the first year’s accounts of the Wolverhampton 
Tramways. They will be phenomenally good ; they will be 
flannted in the face of everyone who has said a doubting 
word ; they will be used as only municipal special pleaders 
know how to use such flawed goods; and the pity of it, 
they will be the means of turning the already observed 
hankering after a contact system -of some kind or another 
into a boom. And booms are dreadful things to contemplate. 

The news that two more towns have adopted 7% more 
contact systems is ominous, and we would implore those towns 
that are. thinking, or that are about to think, of adopting 
one of these, or one .of the many others in existence on 
paper and on trial tracks, to pause again before they leap ; 
to take still further advice; even to postpone erecting any 
system whatever, until scientifically reliable results and 
figures have been obtained from the ore system in operation, 
and the two that are to be put down. That Torquay and 
Swansea are not confident of the success of the Lorain 
system after examining it while working, is well proved by 
their selecting other systems; but, the wise man will ask, 
how much better off are they, for Wolverhampton had the 
choice of these two systems, and accepted another ? 


Brentwood.—By 35 votes to 4, a ratepayers’ meeting 
on Friday decided that the U.D.C. should apply for a prov. order 
to supply current for light and power in the district. We may add 
that the population of this district is 4,932. Such is the interest 
manifested by the burgesses in their own doings. | 

The representatives of the adjoining districts have pledged them- 
selves to support the U.D.C.'s electric light scheme in their own 
parishes. і 
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PROF. DEWAR AND THE BRITISH 
. ASSOCIATION. 


THE very lengthy Presidential Address delivered by Prof. 
Dewar to the British Association at their Belfast meeting 
naturally divides itself into two portions, the larger treat- 
ing of that special department of science, viz., low tem- 
perature research, with which the author has of late years 
peculiarly identified himself. Before entering upon his 
proper subject, however, Prof. Dewar devoted some attention 
to the question of scientific endowment and to the relative 
importance of industrial chemistry in Great Britain and 
Germany. Prof. Dewar quotes a consular report to the 
effect that there are 4,500 trained chemists employed in 
German works, while, on the authority of Prof. Henderson, 
of Glasgow, he considers there to be only 1,500 factory 
chemists in England. The smaller number is not com- 
pensated for by superior intelligence or education, since 84 
per cent. of the Germans have been systematically and 
thoroughly trained, whereas only 31 per cent. of their British 
brethren are similarly equipped. Although the figures 
relating to the 1,500 English chemiste have Tenn calculated 
from information supplied by only 500, the conclusions may 
be sound; and во, in all probability, is the assertion that 
English chemists are not superior to Germans. But we are 
not prepared to admit ihe individual inferiority of the trained 
English chemist; the lower percentage of trained men 
in this country is due to the amazing shortsightedness 
of British employers who frequently put in control of their 
factories men calling themselves chemists on the strength, 
perhaps, of a single course of evening lectures. In spite of 
Prof, Dewar's sneer at the Institute of Chemistry, we cannot 
regard the qualification that body grants as valueless, for 
it is not given only “for questions asked and answered on 

per.” As long as the capitalist declines to insist on 
aving a F. I. C.“ in his laboratory, so long is he liable to 
engage a man of no real worth to him ; as long as he is 
1 to that peril, so long will he refuse to offer reason- 
ble salaries ; and as long as the salaries are small, so long 
will men hesitate to pay for a long and costly training before 
applying for industrial positions. That is the vicious circle 
obtaining in this country, as we haye repeatedly urged ; and 
the people who must leave it first—who, in fact, are alone 
able to leave it first—are the capitalists; for as in trade so 
in education, the demand must always precede the supply, 
and * the man who pays the piper has the power to call the 
tune.” Prof. Dewar's statement that the German chemist 
is of more immediate use to the manufacturer than the 
Englishman when the training of either is complete, is, if 
generally true, only another aspect of the same question, 
because. technical utility comes from experience alone. 
Experience is à product of time, time means a longer educa- 
tional course, a longer courte means greater expense, and the 
heavier expense is only justified by promise of greater 
reward. : | 

We have written of chemists because Prof. Dewar speaks 
of chemiste, but the same thing applies to engineers, elec- 
tricians, electro-chemists, and all classes of professional men. 
A curious light is thrown on the British public's contempt 
for qualification, in the fact that many persons apparently 
find it to their interest to place the mystic letters * C.E." 
after their names. Another, of almost appalling magnitude, 
is that of a huge manufacturing concern in the metropolis, 
whose capital amounts to millions, where the plant is of 


extreme complexity, and the processes involve most obscure . 


chemical reactions. It would puzzle any man of science to 
name the chief technical advisers of this company, or to 
mention any great advances or important discoveries in 
science or art ever made by its employés. 

The main portion of Prof. Dewar’s address is taken up by 
8 history of cold and absolute zero, and here, remembering 
what we have written, we meet with an interesting phe- 
nomenon. In 20 pages of closely printed matter the author 
mentions the names of some 62 investigators hailing from 
practically all the civilised nations of the world. Of them 
roughly, 24 (ie, 88 per cent.) are British, not altogether a 
despicable proportion surely! We have no space to review 
or abstract Prof. Dewar's observations on the position of 
affairs in this amazingly interesting field. Wonderful ad- 


vances have been made in the 180 odd years since Fahrenheit 
called the freezing point of water 82°, because the temperature 
of melting ice and salt appeared the lowest possible of attain- 
ment, and he wished to avoid the minus sign. Now we 
have reached — 486° F. or —260° C.; in other words 13° 
on the absolute scale. It might seem a very simple matter 
to do away with those 18 degrees, and yet they offer an in- 
surmountable obstacle; we may one day halve the distance 
or even reduce it still further, bnt the ideal zero will not 
improbably ever elude our grasp. On the present occasion 
Prof. Dewar has not given us much fresh information, but 
he has ably described the progress which has been made, and 
his address is well worth study, for it shows repeatedly how 
the existence and properties of substances have been pre- 
dicted with accuracy long before they were or could be pre- 
pared ; and so it cheers the student on his path, counter- 
acting any depression caused by the business man’s contempt 
of science, and plainly proving the fallacy of the Journalists 
catch-phrase that an ounce of practice is worth a ton of theory. 


THE "DOLTER" SURFACE CONTACT 
SYSTEM. | 


* 


WHEN someone has something to sell, which it is hoped will 
supersede articles which have hitherto performed certain 
functions, it ів amusing to note how, before dilating on the 
merits of the new comer, the forerunners are all set up in 
turn with their unprotected parts foremost, only to be 
knocked down and carried off the stage, in as short a time 
as is decently possible, with all wounds showing. | 

Then, after the poor rag-doll dummies, comes the Fairy 
Prince, glittering in his armour cap-à-pie, which, to the man 
with the cudgel, looks so impenetrable that he is fain to.con- 
ceal his imbrued weapon the while he bends low to tbe 
Prince, and belauds him to the skie. 

Not otherwise is the method by which the *'Dolter " 
system is brought before us. Whether the armour of the 
Fairy Prince in this instance is of chain-mail or tinsel, 
remains to be seen, when it has been subjected to wear. 

The book—for it rises to that dignity—in which the 
Dolter Electric Traction, Limited, expound the simplicities 
of their system is solidly bound in stiff cloth, the text being 
beautifully printed on glazed thick quarto, very fully illus- 
trated with wood-block and half-tone engravings, The 
company appear to have no trade secrets to conceal, for 
every detail is carefully explained; and not only so, but the 
description throughout is written in a style which will appeal 
to the layman and interest the professional at the same time. 
We emphasise the artistic excellence of the production, 
because it comes as a distinct relief after the thousand-and- 
one pamphlets which are put into the W.P.B. without 
regret, Without a feeling of vandalism it would be im- 
possible, even if it were desirable, to consign this booklet to 
that limbo. 

We were most favourably impressed at the outset to find 
that the Dolter Company do not express their abhorrence of 
the overhead system, nor try to make us believe that nothing 
but a surface-contact system is tolerable, or even commercially 
possible, They merely state that this system, and the Dolter 
system above all others, is preferable to the accumulator 
system and the conduit system in towns or streets where the 
overhead trolley is forbidden, and we take it that this is the 
only reasonable attitude to adopt. The task of discussing 
the accumulator system to destruction is performed with 
grace, but we would suggest that to doso at all is rather like 
beating a dead dog; although, under exceptional circum- 
stances, two accumulator cars have been placed this year on 
the Mumbles Light Railway. ‘Then the conduit is taken in 
hand, and the usual valid arguments are adduced against 
its use. We think that the last word on this subject was 
said by Mr. Rider, when he stated that the conduit system is 
not commercially practicable unless the traffic is so dense as to 
call for a service of two minutes or less. There is no doubt 
that the surface contact comes next to the trolley in cost, 
thongh estimates as to how much greater this cost is vary 


considerably ; and the conduit should show very great 
D 
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advantages, or the surface contact very great defects, before 

the former is selected to run where the trolley is barred, as 

its cost іє. so enormously higher. 20 

All contact, systems look beautiful on paper, and work to 

- perfection in an exhibition, but the only practical system is 
one in which the moving parts of the underground portion 

are reduced to the utmost limit. "The chief desiderata ure 
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that there shall be few parts ; that these parts shall be kept 
absolutely water tight; that there shall be the least possible 
chance of any contact remaining alive after the collecting 
Skate has left it; and that, if such an accident does occur, 
the contact shall be cut out of circuit automatically before 
the car has exposed the surface stud to traffic, 

From the evidence before us, we gather that the Dolter 
system satisfies all these requirements, but it must be remem- 
bered that the system is working as yet on only a portion of 
the Parisian tramways, and we have not had an opportunity 
to watch it in operation for any length of time. Before any 
authoritative judgment can be pronounced on a surface con- 
tact system, it should have been in constant operation under 
normal conditions for at least three years. The effects of 
depreciation on every detail will have been recorded 
financially by that time, and it is to be reasonably expected 
that no defect, will have remained undeveloped. 

Bury the overhead system and put a section insulator with 
an automatic bridge-piece, or jumper," where there were 
ears before, and you have a more or less accurate notion of 
the Dolter system, Along the centre line of each track runs 
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Fig. 2. 


d pipe containing an insulated cable equiv lent to the trolley 
wire. At intervals, which are regulatzd only by the length 
of the cars to be run on the line, the cable is taken up into 
the throat of а tée-piece, cut, and the ends connected to u 
Vell -insülated terminal plate. Fitting over this and held in 
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| position by а cast-iron chair firmly embedded in asphulte or 
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other suitable material, is the tubular chamber containing 
the switching gear. This chamber is composed of an insu- 
lating waterproof material The upper portion of the 
chamber holds the surface block, which consists of two 
slightly projecting pieces of cast-iron, separated, for magnetic 
purposes, by a piece of manganese steel. | 
Fig. 1 gives a general diagram of connections below 
ground and on the car; fig. 2 shows the complete contact 
stud without the supporting chair, and fig. 4 is a cross. 
gection of the magnet and stud in position. The switch is 


wonderfully simple, consisting only of & piece of carbon fixed 
in a suitable insulator to the side of the chamber in constant, 


connection with the underground cable, and a bell-crank 
lever depending loosely from a saddle fixed to the top of the 
chamber, the lower end being furnished with another carbon 
block, while the horizontal portion forms the armature 
which is attracted upwards when the energised magnet on a 
car passes over. The movement of this armature lifts the 
at present dead carbon block into contact with the fixed and 
permanently alive block, and so transmits current through 
the surface stud to the skate. Immediately the magnetic 
effort ceases, the bell-orank returns by gravity to its original 
position, thus breaking contact with the cable. 

As the skate is always on a second stud before leaving the 
first, no current passes between the carbon blocks, and there- 
fore no arc is formed under normal conditions ; but it is 


Fira. 4. 


ulways better to make provision for the unexpected than to 
state simply that it cannot occur, and, in this case, if an arc 
does start, it is blown out at once by the magnetic action of 
the solenoid s, fig. 2. | " 
It is stated, naturally, that the chance of a stud remaining 
alive is extremely remote. In case this should occur, how- 
ever, earthed guard skates are carried at each end of the car. 
These pass over every stud, and short-circuit any one 
which is alive. This results in the melting of a fuse in the 
contact box itself, and merely cuts out that one box. We 
believe that, in other systems, such an occurrence would 
temporarily disable sections of considerable length. , 
It is stated that “long-continued teste ander: у! 
conditions of roadway have proved that there is nó diff. 
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culty in maintaining efficient insulation of the contents of 
these contact boxes.” Е 

In order to minimise leakage and the possibility of acci- 
dents, it is essential that the containing boxes of any surface 
contact system-be examined, tested, and cieaned at frequent 
intervals. The Dolter system allows this to be done with 
case and promptitude, as no bolts or nuts have to be undone, 
two lifting keys only being required to remove the whole 
chamber. (We may be permitted to suggest that the reason 
why the man on p. 25 wears a worried look, while per- 
forming this operation, is that the engraver has made the 
insulator into which the cable ends go much too large for 
the hole from which we are asked to believe it has just 
emerged. Perhaps, too, he is afraid that he may be run over 
at any moment, as he has turned his back in the direction of 
any approaching car, although the engraver's idea of per- 
spective leads one to think that any car would inevitably 
leave the rails before it touched the man. We would suggest, 
too, that it is unusual on a wide boulevard to place the 
inner rails of two tracks within an apparent distance of 9 in. 
of each other. It is too bad, though, to criticise the only 
bad engraving of the lot.) Fig. 6 is an outside view of the 
stud and terminal. 

Turning attention to the equipment of the car, we tind 
that the additions required to the ordinary trolley car are 
the collecting skates and magnet system, two safety skates, 
and a small battery of accumulators. Of course there 
would have to be a certain duplication of wiring and the 
provision of a two-way switch to permit the car to run 
either on the contact or the trolley system. 

The collecting skates are formed of two iron bars with 
upwardly curved ends, which make the north and south 
poles of the magnets; six energising coils being divided 
over the lengths. In fig. 1 these coils are shown as if wound 
with series turns only; but unless the car lighting is done 
by means of the accumulators—as it well might be—it 
would seem necessary to provide a shunt-winding also, It 
is a good feature of the system that the actual magnet poles 
are made to collect the current as well. If we are not mis- 
taken, in the Lorain system, which is somewhat similar to 
the Dolter, the collection is doue by an auxiliary phosphor- 
bronze skate, the heavy wear of which makes its mainte- 
nance expensive. By decreasing the air-gap to nothing, the 
Dolter Company are able to reduce the constant waste of 
energy in the magnet coils, and can decrease the size and 
maintenance of the emergency battery. 


Fig. 3 shows the flexible construction of the skate. 
Although the text does not say so, this curving action could 
be applied only on a double-truck car. If only to obtain 
this advantage, and the additional one of maximum space 
between studs and fewer of them, it would be wise to use 
double-truck cars on such a line, for then all studs would be 
in the centre of the track throughout, instead of being 
dangerously near the rails at any curve. 

The skate is suspended freely from the axles, and well 


Insulated therefrom. This matter of suspension is a very 
Important, one, and the Dolter Company are to be congratu- 
lated on their design. The weight of the magnet-collecting 
system is quite sufficient to make good contact on a dirty 


stud, and any wear on the skate can be taken up very easily 
by slacking off turnbuckles or strain-insulators. We believe 
that this can be done from inside the car, whereas, with the 
Lorain system, we understand that for any adjustment of 
this nature the car has to be shedded. This scheme of 
suspension is shown in fig. 5. 

The battery is connected in parallel with the series windings 
of the skate magnets, so that it may be charged while 
running. Doubtless there is a foot, or hand, switch to 
connect or disconnect the battery at will. 

As the cables corresponding to the trolley wire are run 
loose in pipes, and are cut every six or eight yards, it is the 
simplest matter to pull out a length and pull in a new one 
ab the same time, if there happens to be a fault ; but we do 
not see why there should be more trouble with these cables 


Fic. 6. 


. than with the ordinary feeder cables ; and they have ut least 


one advantage over.the trolley wire, in that a much heavier 
section can be carried, although it would be too much like 
putting all the eggs in one basket to do away with the 
feeder altogether. This wonld be undesirable for several 
reasons. 

The book contains two photographs of cars running on 
the Bois de Boulogne route, and the translation of a 
Ministerial letter to the Prefect of the Seine authorising the: 
substitution of the Dolter system for the Veduvelli and 
Priestley surface-contact system on the line from Neuilly- 
Porte-Maillot to Suresnes. This permission was given on 
tho strength of a report from the Government engineers on 
the working of the Dolter system on the short track between 
the Porte-Maillot and the Porte des Sablons, and the engineers 
ulso state that the system is better than the Diatto, which is 
working in Paris among the medley of other systems, and if 
newspaper reports are to be credited, has the death of many 
horses, and some human beings, to its charge, 

It is interesting to note that one of the conditions on 
which the above permission was given, is that the contact 
studs shall not project more than 15 mm. above the level of 
the rails, nor more than 10 mm. above the crown of the 
road. Undoubtedly this condition would not have been 


inserted unless it had been found feasible in practice, and we 
may congratulate the Parisians on the possession of at least 
one line on which the studs do not form a constant menace 
and source of irritation to foot and wheeled traffic. 

At the end is printed a report from Messrs. Mordey and 
Dawbarn, consulting engineers to the company, in which the 
system is briefly described. They state that thev examined 
the carbon contact blocks after cars had taken current from 
them about 25,000 times, and found hardly any signs of 
wear. They will lasta very long while, and cin be replaced 
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. ultimately at a trifling expense. After the statement that 
the possibility of a stud remaining alive after the passage of 
a саг is extremely remote, the most interesting i€ that the 
energy spent in energising the magnets of the collecting 
system is less than 1 per cent. of the energy used by the car, 
and that the annual consumption of energy would not be 
more than 5 per cent. over that used by a similar trolley 
car. І 

A leaflet is inserted bearing а statement by the managing 
director that, after running an average mileage of 7,000, 
and a maximum of 9,663 miles, with 12 cars, the skates 
have neither given trouble, nor necessitated any ropairs. 
These cars are equipped with trolley and skate. 

Since writing this, we learn that the Torquay Tram- 
way Committee have decided to build their lines on 
the Dolter system. They would not have the trolley because 
of its alleged unsightliness, and both the conduit system 
and the Kingsland mechanical contact system were con- 
sidered unworkable because of the drifting sand. Swansea, 
on the other hand, is adopting the Kingsland system, 


! 


NATURAL GAS IN ENGLAND. 


Pror. DEwan's remarks in his presidential address to the 
British Association this year at Belfast, in regard to the 
effect of our defective technical education, appear to be 
borne out by the tardy way in which the searching for 
natural gas in this country has been carried out. 

In the United States this valuable gas has been tapped 
and utilised for years, and a comparison of the geological 
stratification of the regions where it has been found in 
abundance in the States with the geological formation of this 
country, has indicated the probability of a supply of this gas 
being within the reach of enterprising searchers in England. 

Even more than 25 years ago, an explosion, caused by 
lowering a light into a bore-hole at Netherfield, indicated the 
presence of inflammable gas. 

In a lecture delivered before the Halifax Lit. and Phil. 
Society, in 1886," Mr. B. H. Thwaite predicted that natural 
gas might be found in Cheshire. In 1887 it was seriously 
considered by the Salt Union. Mr. Thwaite obtained the 
opinion of the leading experts in the States, and they were 
strongly of opinion that the geological strata were of such a 
character as to thoroughly justify a test bore-hole being 
put down to 3,000 ft. In fact, they were so satisfied at the 
promise of such a test that they undertook to carry out the 
boring at net cost to themselves; these same drillers were 
the discoverers of natural gas in Pennsylvania. 

A contribution to the Times of the 10th inst. gives some 
very important particulars of the accidental discovery of 
‚з supply of natural gas at Heathtield, Sussex, and the 
progress made towards its successful application for power, 
heat, and lighting purposes, It appears that about 
six years ago while boring for water, near Heathfield 
Station, natural gas was found; and though the 
possibilities of an extensive supply do not seem to 
have attracted much attention, the railway company made 
use of the gas which collected in the abandoned bore tube, 
to light the station, However, some American gentlemen 
got to hear of the find, and their knowledge of the value of 
natural gas in America enabled them to bring about the 
development of this most valuable fuel supply. 

At Heathfield the gas is met with at depths of from 377 
ft. to 400 ft., though at greater depths the supply may be 
found to be more abundant, and as it occurs in the strata 
known as the Kimmeridge clays, which extend over a large 
area in England, it is probable that some important 
developments may rapidly follow the lead given to us by our 
American friends, 

The deepest boring at Heathfield is said to be capable of 
giving an output of 15 million cubic feet a day, which alone 
is very considerable. The gas differs from that found in the 
States, in that it contains sufficient illuminating gas to 
enable it to be used in ordinary burners, giving, without 
enrichment, from 12 to 14 c.p. Though the gas is at 


* Halifax Guardian. 


present utilised for illuminating purposes, and for combustion 
in gas engines for ‘power purposes, we do not find that the 

reseure, varying as it does from 140 to 200 Ibs. per sq. in., 
ра been utilised for developing power by means of 
* compressed air" engines. 

Taking the supply from the single bore hole referred to at 
15 million cub. ft. per day at a pressure of 200 lbs, per 
вд. in., representing as it does some 9,000 H. P., it is apparent 
that if this gas were used to develop power simply by its 
expansion, something like, say, 5,000 H.P, could be 
developed without impairing the quality of the gas for com- 
bustion purposes, while at the same time its pressure would 
not be reduced below that necessary for conveying it over 
gas-pipe lines to very considerable distances. In ordinary 
gas works it is seldom necessary to raise the pressure to 
more than 2} in. of water, showing a margin of nearly 
200 lbs. as available for expansion purposes. 


DEATHS FROM ELECTRIC SHOCK. 


THE recent discussion at the Institution of Electrical 
Engineers showed a considerable divergence of opinion as to 
the way in which electric shock causes death. The evidence 
available is small in volume, hence the following accounts 
of post mortem examinations in recent cases have considerable 
value. 

The victims were horses ; the shock was due toa potential 
difference of about 500 volts between earth and some wires 
which fell on to the horses. | à 

1. Post Mortem Examination of Brown Horse.—This 
animal died from the result of electric shock. 

External Marks.—Wire burns inside of near knee, both 
hind fetlocks, off hip and off hock, also off shoulder. Blood 
exuding from.both nostrils and extreme rigour present. 
Visible mucous membranes highly injected. On removal of 
skin the external muscles of shoulder, ribs, flank, and 
panniculus carnosus showed lesions such as would arise from 
burning. The muscular tissue had a peculiar greyish-red 
or purple appearance; the external jugulaf was blocked with 
blood, which presented a dark, tarry appearance, The 
cutaneous vessels were congested, and over the seats of 
injury had ruptured, and the dark-coloured b!ood before 
described was issuing from them. 

The Heart.—The walls of this organ were highly con- 
gested, and the right ventricle contained half a pint of blood 
of the nature before described, 

Brain and Membranes.—The brain substance was healthy, 
but the membranes were dark and congested, running down 
the whole depth of the convolutions, and the right ventricle 
was blood-stained. | 
- 2. Brown Horse,.—This animal died from the result of 
electric shock. : 

External Marks.—Wire burns four or five in number on 
near elbow, Extreme rigour present, visible mucous mem- 
branes highly injected (claret colour). On removal of skin 
the external muscles of shoulder, neck and chest, were deep 
in tone, altered in colour to a purple grey tint. The external 
jugular was blocked with blood, which presented a dark, 
tarry appearance. The cutaneous vessels were congested, 
and over the seat of injury had ruptured, and the dark- 
coloured blood before described was issuihg from them. 

The Heart—The walls of this organ were highly con- 
gested, and the right ventricle contained half a pint of blood 
of a tarry nature. 

Brain and Membranes,—The brain substance was healthy, 
but the membranes were dark and congested, running down 
the whole depth of the convolutions. 

8. Black Horse.—This animal died from the result of 
electric shock. 

External Marks.—Burnt in four or five places from the 
posterior part of elbow to anterior portion of chest, the 
longest one being about 15 in. and 1 in. deep. Rigour pre- 
sent, visible mucous membranes injected. On removal of 
skin, the muscles of axilla, neck and chest, showed lesions 
such as would arise from burning. The muscular tissue had 
a peculiar greyish-red or purple appearance. The external. 
jugular was gorged with blood of a dark, tarry nature. The 
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cutaneous vessels were congested, and over the seat of injury 
had ruptured, and oozing from them was the dark-coloured 


blood as previously described. 
The Heart.—The walls were congested, and the chambers 


contained blood of this tarry tint. 

Brain and Membranes.—The brain substance was normal 
in character, but the membrane covering it, and running or 
dipping into the convolutions were congested. 

The Stomach of this animal was ruptured, due to some 
sudden shock. 

In a later letter the surgeon states that in all cases the 
appearances were those of death from respiratory paralysis. 

These cases afford strong encouragement to persistence 
with the artificial respiration method on human beings in 
cases of apparent death from shock. 


POSTAL GRIEVANCES. 


THE second Postal Congress recently held at the Holborn 
Town Hall was representative of 45,000 postal and tele- 
graph employés in all parts of Great Britain and Ireland. 
The President, Mr. C. H. Garland, in his presidential address 
cannot be congratulated on the moderation of his utterances. 
Sabstantial grievances, those whom Mr. Garland represents 
may very likely have, and it may be also admitted that it 
will require a perpetual agitation to obtain such redress as 
those in question may justly claim. Such agitation may be 
admitted to be perfectly legitimate, and, indeed, those in 
authority concede this; it may be doubted, however, whether 
the intemperate manner in which such agitations are too often 
conducted, and in many cases the absurd pretentions put 
forward and the utter nonsense spoken which is supposed to 
do daty for solid argument, does not do very great damage to 
what would otherwise be a very reasonable case. What are 
we to think of such a statement as the following—** The 
Post Office has so far fallen from the conception of its high 
function as the efficient servant of the brains of the land, that 
it has been debased into a system of which the prime duty is 
to filch from every purchaser of a stamp some fraction 
toward the huge profit of £4,000,000 which it produces 
annually.” Again, can it be seriously believed that any 
possible good could arise from such a speech, as a Mr. 
Mosdale is credited with having made at the Congress, 
namely, “it was a scandal and a shame and a disgrace that 
the treasurer should sit on the money bags containing 
£4,000,000 profit—money bags bound with bonds, stained 
with human blood—while those who made the profit were 
paid starvation wages.“ 

_ We should like to ask what is actually meant by “ starva- 
tion wages.” Unreasonable profits we do not attempt to 
Justify, but the payment of what agitators would possibly 
admit (though this is doubtful) to be fair wages would in 
Very many cases mean not reasonable profits, but no 


profits at all. 

As regards the petition of the women clerks with reference 
to the cost of living of a girl in London, what is stated may 
be true, yet numbers of girls live at home and do not pay 
rent or laundry. They may possibly give so much per week 
towards the home. Thousands of girls in employ do not 
get anything like the £1 per week to which the petition 
referred. It haa been argued, and with good reason, 
We think, that wages sufficient to make every girl 
independent is not by any means s desirable thing, as 
the loss of home influence would be, in the majority of 
cases, а most serious matter. £4,000,000 per annum is 
stated to be handed over to the Treasury. The Treasury, 
We presume, is a private company, whose shareholders divide 
this £4,000,000 amongst themselves and live opulently. If 
this is not so, will Messrs, Garland & Co. please state what 
is done with the amount, and explain how the Treasury can 
carry on the affairs of the nation quite easily witbout it ? 


ENGLISH AND AMERICAN ENGINES FOR 
THE GLASGOW TRAMWAYS. 


No apology is needed for reverting once more to this subject 
—so much has been added to the information available 
since our last article was written. To begin with, our 
esteemed contemporary, Engineering, in its issue for 12th 
inst., repents in sackcloth and ashes, to the extent of five 
columns, of its misguided and prejudiced attitude to whicli 
we drew attention. 

By way of confusing the issue, our contemporary 
digresses to recapitulate the history of the Corporation 
tramway undertaking from the commencement. It is 
pointed out that the Committee decided * to secure as their 
consulting engineer the man who had most experience in 
electric traction, and who was in close touch with the most 
advanced American practice." That Mr. H. F. Parshall 
was the only engineer in this country who fulfilled these 
conditions will, we think, be disputed by no one. Com- 
menting on the Committee's recommendation to the Council 
that the whole of the contract shotld be given to the 
E. P. Allis Co, our contemporary says, fortnnately 
that body [the Corporation] did not share the views 
of the Committee," and quotes back numbers to show 
how it had backed up British manufacturers in those days, 
who '* can make steam engines equal to any in the world, 
and although they have not the costly, and in some instances 
the disastrous, experience of tramway engines which is 
current in America, yet they are quite equal to fulfilling the 
requirements of consulting engineers if these are put before 
them in concrete form.” We agree that the disastrous run- 
aways and breakdowns with which American engineers were 
afflicted did not take place here, and it was therefore super- 
flaous for us to invent untenable theories as to excessive 
strains, &c., though it was hard work nailing the fallacy to 
the counter. 

The contract for the four engines was offered to Messrs. 
John Musgrave & Sons, Limited, but they could only accept 
half of it, on account of the limited time for delivery ; the 
contract was therefore divided, and half given to the Allis 
Company. The latter were to receive £57,000, as compared 
with £47,000 paid to the British firm, the difference being 
practically a premium for early delivery. The engines were 
ordered on September 7th, 1899 ; the first Allis engine was 
delivered in October, and the second in November, 1900, but 
the power station buildings were so backward that erection 
could not be begun until December 21st. The first engine 
was ready for steam by March 18th, 1901, but the steam 
was not available until April 4th, and the engine was turned 
round for the first time on April 10th. The second engine 
was ready for steam on April 24th. It is fair to emphasise 
the fact that, had the buildings been completed in time, the 
engines would have been ready by the specified dates, 
February 7th and March 7tk, 1901. 

As we have pointed out, neither engine could be used for 
driving the cars unti] the end of May. 

Delivery of the Musgrave engines, we are told, began on 
February 11th, 1901, but as the cranes were required for the 
erection of the Allis engines, it was not till the second week 


in May that the work of erection was actively pushed on. 


The first engine was ready for steam on June 24th; the 
erection of the second engine, which was not wanted, was 
urposely delayed, so that this engine was not ready till 
vovember 1st. 

Each of the four main engines was under adjustment for 
about а month, and the diary of the initial troubles of all of 
them, as well as of the Stewart auxiliary engines, as given in 
Engineering, is of great interest, The chief difficulty with 
the Allis engines appears to have been in the fitting of 
the big ends of the connecting rods. Those of No. 1 engine 
were eased on April 12th to 15th; nothing further is 
recorded until May 8th, but we know that the engine was 
not at work on the car load in the interim. On that day 
one of the main bearings and one of the big ends again 
gave trouble; on May 9th another bearing heated, and on 
the 10th a big end seized. From May 11th to 20th the big 


ends on both engines were under alteration. Between June: 


7th and July 2nd there were five stoppages of one engine 
or the other. Both engines ran their 80 days’ trial in July, 


1901. 
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The initial troubles of the first Musgrave engine com- 
prised a variety of mishaps. The chief of these was the 
heating of the crosshead slides, which caused trouble on five 

. occasions, until the shoes were refitted. On two occasions 
No. 5 main bearing heated, and in four instances one of the 
valve bonnets cracked, though this did not always lead to 
a shut-down. These troubles oecurred between July 4th and 
August 29th, 1901. "The other Musgrave engine ran well 
from the first, being almost entirely free from trouble. Our 
contemporary severely condemns the backwardness of the 
buildings, which seriously handicapped the contractors, and 
praises the Corporation for its wisdom in dividing the con- 
tract, even at the cost of £10,000 extra for a few weeks’ 
earlier delivery. In the end, however, the advantage hoped 
for was entirely lost, owing to the delay in the building 
operations. The erection of the first Musgrave engine 
began on February 20th: had the cranes been available, 
allowing 100 days for completing the erection, the engine 
would have been ready for steam by the end of May. 

The concluding paragraph of our contemporary's article 
is delightful reading, after the high flown eulogy which it 
passed upon the American engines a few weeks ago. All the 
praise is now for the Musgrave sets. Thus, “in this class 
of work, we have nothing to fear from American competi- 
tion . .. at least one (!) firm of British manufacturers 
can hold its own against the best American makers.” 

“ Handicapped as Messrs. Musgrave & Sons were, with 
price enormously against them, without previous experience 
of this special class of work, and without the special plant 
necessary, they yet filled the contract with but little delay ; 
and their engines, if a shade less economical than those of 
the E. P. Allis and Co. (sic), are at least as satisfactory from 
every other point of view. and more so as regards combined 
efficiency." 

Our contemporary goes from one extreme to the other— 
rather late in the day. We admire neither the present 
panegyric nor the past; what we demand is justice, with- 
out respect to persons or nationality. In order that this 
may be accorded, either full data should be published, or 
none at all. In this connection we are puzzled to account 
for the fact that we received from Mr. John Young only 
the actual figures of Prof. Barr's teste, which we published 
in cur last issue exactly as received. In the Liyht Railway 
and Tramway Journal of 12th inst., we note that Prof. 
Barr’s comments on the report are also given : from these we 
learn that during the Musgrave tests the vacuum was not up 
to the standard called for in the guarantee, so he credited the 
engines with the extra 1.H.P. lhat would probably have been 
got had the vacuum been at its specified value. Again, 
commenting on the Allis engine tests, Prof. Barr says that 
the mechanical efficiency, /i, not unprecedented," was 
so high that he felt it necessary to examine the observations 
and calculations very carefully before committing himself to 
a statement of it; but he was satisfied that the figures given 
* must be" very near the truth. The value of the B. H. P. 
deduced from the k. H. P. was checked by taking the 1.H.P. at 
no load, and subtracting the latter from the I. H. P. at full 
load ; **the check comes out as close as could be expected.” 

The 1. H. P. at no load was опе of the data that we most par- 
ticularly wished for. True, we have not got it even now; but 
we know it was observed. Why was it withheld ? And 
why were we furnished with an incomplete version of the 
report? 

We may close these notes with a further allusion to 
American methods. A large illustration of the interior of 
the engine room at Pinkston is given in Seam Engineering, 
of Chicago, for May 15th last ; the two Musgrave seta are in 
the foreground, the Allis engines being almost whólly con- 
cealed behind them. Yet the legend under the illustration 
reads **5,000-н.г. units in Glasgow Tramways Station; 
engines by Allis, Chalmers Co., Milwaukee ; generators by 
British Thomson-Houston Company." The article in which 
this appeared was signed by an American writer, Mr. F. C. 
Perkins. We cannot, of course, express an opinion as to 
the source of this unfortunate misdescription, but it is to 
be regretted that such errors should be allowed to occur— 

'especially in connection with such a delicate matter. A 
correspondent informs us that the same sort of thing 
happened in a recent issue of Power—another American 
journal. 


REVIEWS. 


Modern Gas and Oil Engines. By FREDERICK Grover, 
A. M. Inst. C. E. Third Edition. Manchester: The Tech- 
nical Publishing Company, Limited. 1902. 


The second edition of this work was issued in 1897, and 
in the five years since its publication considerable progress 
has been made in the manufacture and improvement of gas 
engines, more especially in regard to increase of proportions 
and the application of gas of low thermal capacity for the 
cheap development of power. The second edition con- 
tained 256 pages, while the present edition includes 372 
pages, so that besides bringing some of the chapters more 
up to date, a considerable amount of new matter has been 
introduced. 

We shall confine our remarks chiefly to the additional 
matter included in the new edition, as being indicative of the 
advances made in gas engine design and construction since 
the last edition. In the“ types” of gas engines there has 
been added a description of the “Gardner” gas engine. In 
this engine eccentrics are employed for actuating the valves 
instead of cams, and the governor is of the inertia type. 
Simplicity seems to be the chief point, but this type would 
probably not be adopted for engines of large proportione. 

The Westinghouse gas engine has some pages devoted to its 


description, with several illustrations. This engine is of the 


vertical multi-cylinder type, the principal feature of novelty, 
perhaps, being the method of governing by increasing or 
diminishing the total volume of mixed gas and air admitted 
to the cylinder, while the quality remains constant as fixed 
by the attendant. Electric ignition is employed, and 
starting is effected by compressed air. The Westinghouse 
Company are said to be building engines of this type of 
1,000 B. H. P. 

The chapter dealing with two-cycle engines is extended 
by a description of the Oechelhaeurer engine. These engines 
are especially desigred to use such gas as that produced iu 
blast furnaces ; there are two pistons working in opposite 
directions in a long cylinder. Though there is an almost 
entire absence of valves, this advantage is obtained at the 
expense of a complicated crankshaft and side rods, with con- 
necting rods and crosshead to connect the back piston to 
the crankshaft, as well as a pump cylinder for the gas and 
air mixture on one side, and scavenging air on the other. 
This type of engine has been constructed up to 1,000 н.г. 
for use with blast-furnace gas. 

The section of practical analysis is extended by a description 


of the Orsat-Lunge gas analysis apparatus, which is specially 


useful and handy for analysing blast-furnace gas, and 
other similar mixtures, as well as products of combustion. 
While being fairly accurate, it is simple in manipulation, and 
does not require handling by a professional chemist. 

The extension of the chapter on Producer Gas, of 
course, includes the producer invented by Dr. Mond, which 
differs considerably from the more common type previously 
employed. This systein allows of the employment of cheap 
bituminous coal slack for fuel, instead of anthracite or coke, 
but its fullest economy involves the recovery.of by-products, 
for which purpose considerable additional apparatus is required 
in the form of towers for the recovery of the ammonia, &c. 
While the thermal value of the gas given off is not higher than 
that from ordinary producers, it is more constant in quality. 
which is а very great advantage. The capital outlay upon 
this type of producer is very considerable, and it is said not to 
be economical unless upwards of 20 tonsof coal is gasified 
per day. In the utilisation of this gas for power distribution 
purposes by means of pipes, of course the cost of conveying 
gas of such low thermal capacity, diluted as it is with 
nearly 50 per cent. of nitrogen, must be taken into account. 

The latest Lencauchez producer is described and illustrated, 
but does not appear to call for special mention; it bas 
generally been applied to using poor French anthracite or 
non-bituminous coal. The air is supplied under pressure and 
water is admitted about 1 ft. above the fire bars; it is fitted 
with tower scrubber and gas holder. 

We are surprised to find that more information has not 
been given regarding the large class of gas engines which 
have been developed through the application of blast furnace 
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gas to the production of cheap power. This gas, when freed 
from dust and moisture, has been found to be superior in 
many points to any generator gas, It is very constant in 
quality, and is available in such immense volumes that its 
utilisation has involved the design of gas engines of large 
power units, such as would never have been attempted while 
the available systems of gas generation were the only source 
of power. 

Though British ironmasters have not been so enter- 
rising a8 those on the Continent, there are some who 
hire availed themselves of this source of power, notably 
Sheepbridge Coal acd Iron Company, Limited, who have 
provided the power for their pipe foundry and new furnace 
from gas engines, using gas from their blast furnace, and 
the Clay Cross Company with their gas-driven blowing 
engine, on the Thwaite-Gardner system, the Cochrane Com- 
pany with a Cockerill engine, and others. ! 

While for coal gas a piston speed of 700 ft. per minute 
is given as unadvisable to be excecded (p. 181), poor gas of 
the blast furnace class allows of 5300 ft., and instead of 
having a very high maximum pressure in the cylinder at the 
commencement of the stroke-up to 2:5 to 3:5 times the com- 
pression, a relatively bigh mean effective pressure can be 
obtained with a maximum pressure only about twice that 
of the compression, thus reducing the excessive stress on the 
crankpin at the commencement of the stroke, which is 
chiefly expended in heating the main bearings, and, of course, 
necessitates a relatively smaller crankshaft to resist the 
twisting and bending stresses, Any gas, such as coal gas, 
coke oven gas, natural gas, or ordinary generator gas where 
steam is ured, including Mond gas, is liable to pre-ignition 
if the compression is carried very far, while this is not the 
case with blast-furnace gas, as the proportion of hydrogen is 
so low. With small engines using coal gas, the limit ‘for 
compression was something like 90 lbs., whereas with gas of 
low thermal valne, as blast-furnace gas and Mond рав, 
the compression can be increased to 140 lbs. and upwards, 
with an accompanying increase in efficiency. 

Electrical engineers would have been pleased with more 
information on such points as cost of lubrication and 
attendance compared with steam practice, reliability for con- 
tinuons running, repairs and upkeep, cyclic irregularity, per- 
formance when driving alternators in. parallel, &c., but these 
points are not dealt with in detail. 

The dynamic gas producer described is a very gocd 
arrangement for manufacturers requiring small units of 
power, and will, no doubt, prove an acquisition. A new 
chapter is devoted to acetylene gas, 

Separate chapters are devoted to “Gas Engine 
Efficiencies” and ‘Entropy Charts Applied to Gas 
Engines,” which cannot fail to interest students in internal 
combustion engines, The development of the “ Oil Engine" 
has involved additional matter in this respect. Some 
interesting matter is given іп regard to the development cf 
the Priestman oil engine well worthy of attention by those 
interested in the subject, and the same may be said of the 
Hornsby-Akroyd oil engine. The Crossley oil engine and 
the Campbell oil engine have received further attention, 
including tabulated results of a test on the latter. The 
Gardner oil «ngine ard the Diesel oil engine are 
described, and a chapter is added on **Oil Gas Engines," 
while the Daimler motor bas considerable additional matter. 

With *he exception noticed, this new edition is consider- 
ably advanced, and is probably the best book that can be put 
into the hands of those interested in internal combustion 
motors, 


Konstruktionstafeln für den Dynanobau, By E. ARNOLD. 


Stuttgart: Ferdinand Enke. 


These form a complete series of working drawings of 
dynamos, alternators, motors and transformers, with their 
details, arranged in two parts, which сар, we believe, be 
obtained separately, The first part, which is now in its 
fourth edition, deals with direct current plant, while the 
recond, in its second edition, deals with single and poly- 
phase plant. 

The author of this collection of drawings is the well- 


known head of the electrical side of the Karlarnhe Technical 
University, and the consulting engineer of several of the 
largest European firms; needless to say, therefore, the 
designs given have been selected with great care. They 
represent the standard practice of the best German, Austrian, 
Belgian, French and Swiss firms, and are thoroughly typical 
of modern work. Each part consists of 60 scale drawings 
of machines, and of the details of the same, being for the moat 
part accompanied by fall dimensions and by the electrical 
data. They are all executed in the best possible style, on 
separate sheets, the printing being black lines upon a white 
ground; the net size of each sheet is about 16 x 12 in. 

Each collection is prefaced by a very complete schedule. 
in which are embodied the leading dimensions of eeeh 
machine, together with the magnetic and electrical data. 
In addition, in many cases, certain quantities have been 
worked out, which serve as a criterion of the sparking limit, 
reaction, or pressure drop, as the case may be; the 
schedule for Part I. has been made with special reference 
to the author's new treatise on “ Direct. Current Dynamos, 
to which excellent work those interested should refer. 

The two collections, accompanied by these schedules, are 
excellent, and should be obtained by every designer, for they 
are bourd to be of considerable service. They differ from 
certain other collections, which have been published from 
time to time, in the fact that the designs in question 
гергеғспі up-to-date s/andurd constructions, and that the full 
information relative to them is given, so that the actual 
machines could be readily constructed from them, if desired. 
Prof. Arnold is to be congratulated on his efforts, and also 
thanks are certainly due to the many firms who have 
evidently given him a free hand in making use of their work- 
ing drawings, which embody the results of their experiences 
and latest ideas. 


CORRESPONDENCE. 


Sales: A Criticism with Supplementary Notes, 


Your article upon “Sales —the commercial side of 
manufacturing as distinct from the actual manufacture— 
presents many points of interest to those engaged in present 
day commercial undertakings, Indeed, it opens up a fertile 
field for suggestion, It is one thing to produce, but quite 
another thing to sell, even where the article offered for sale 
may be of proved merit. 

There has been of late years nothing snort of a revolution 
in workshop practice—in the conditions under which 
machinery and other goods are manufactured in this 
country, American methods in system and organisation—if 
not entirely, in part, at any rate, nre being adopted ; and 
where new works bave recently been laid down by old 
established firms, the equipment of the workshop on modern 
lines has received a very practical and intelligent apprecia- 
tion. 

Undoubtedly the conditions of manufacture are changing, 
and it is only the firms who are thoronghly up-to- date, and 
who are deliberately setting themselves to keep abreast, of 
the times in practice and plant, that can hope to survive the 
competition which now exists among home manufacturers, 
not to speak of competition from abroad. It is such firms, 
alive to present-day needs, rezourceful and enterprising, 
willing to adopt every recognisable advantage, who will 
achieve success, There are, of course, those who will continue 
to go the old way, acting as a sort of permanent drag or 
brake on the wheels of their own progress, and such must 
sooner or later come to grief. | 

Now, while it may be necessary to the manufacturing side 
of a house to referm—and to reform with results—it is 
equally nccessary to attend to the efficient organisation of 
the selling departments, and many of the newer firms, ав 
you put it,are paying as much attention to the depart- 
ments dealing with the sales generally, ав they are to the 
actual manufacture of the goods. | 

I am assuming that the manufacturing department, with 
its shops laid out and run on modern lines, is producing 
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sufficiently cheaply for the open market to enable the oom- 
mercial side of the house to sell in competition, for without 
this a selling department, however well organised, however 
capable its officers, would be unavailing. 

A properly equipped organisation, actively canvassing for 
business, naturally costs money, and unfortunately economy 
sometimes is made at the expense of efficiency. That is, 
‘however, a very false economy. Very necessary, for example, 
in a commercial firm engaged in the manufacture of dynamos 
and motors is an advisory staff such as your article suggests. 
‘There should certainly be those with full practical and 
technical knowledge whose duty it is to advise the intending 
purchaser in reference to the machine required for a particu- 
lar purpose, to point out the advantages of one type of 
machine as compared with another, But I question if, as 
you rerhark, purchasers would expect to pay for this advice 
in return for any benefit they would derive. Indirectly, the 
supplier would benefit, for while the expense that such 
a staff would involve would add to the cost of sale the 
customer—other things being equal—would naturally give 
the preference to the firm assisting him with such advice 
rather than to the firm who does not. 

But wnile a properly equipped organisation makes it 
essential to have such a staff there are other features of the 
commercial side which demand attention, and if space will 
permit I propose to indicate these briefly. 

There should undoubtedly be in every large manufacturing 
firm what for the sake of a better title might be described as 
a pioneer branch, a creative department, suggesting from 
time to time new articles for the market, and directing its 
ingenuity to improving designs. This might be considered 
as belonging more properly to the works, though in that case 
euch a department would necessarily be closely allied to the 
selling part of the concern. "This as part of a business 
system and organisation is one upon which I might say a 
good deal, but considerations of space compel me to simply 
mention it. 

It goes without saying that a sine qut non to a large 
turnover is an effective supply department with an efficient 
system of distribution, but the cost of this should be kept 
within limits. 

Then a great factor is advertising, which is one of the 
numerous ways of the American manufacturer in finding a 
market for the product of the workshop. This is not valued 
sufficiently over here. 

The importance of advertising cannot be over-estimated. 
Rather advertise, I say, too much than too little, But there 
is all the difference in the world between a policy prodigally 
extravagant, advertising by fits and starts without rhyme or 
reason, and a clearly defined system of judicious outlay in 
advertising. 

The point I want to bring out is that no business can 
succeed without advertising. There are those who think 
that advertising is an extravagance. The idea is an 
erroneous one, and the firm which is guided in its policy by 
such an idea will sooner or later realise it to its cost. This 
is not the place to say how to do it, when to do it, or how 
not to do it. There are certain goods in which there is 
keen competition, that must depend upon continued pub- 
licity for continued sale. Have not many firms actually 
proved by experience in advertising a speciality that when 
the advertising expenditure has been curtailed, sales have 
dropped correspondingly ? 

But beyond emphasising the importance of advertising 
little more can be said here. Advertising is a business in 
itself, and this, too, in a large undertaking involves an 
efficient staff. 

Cataloguing, as distinct from advertising, must also find an 
important place, for it is well known that the catalogue has 
made some of our modern firms. 

A great deal more might. be said with advantage. 
^ Facts,” says Emerson, “ аге in the saddle and ride man- 
kind," and one thing is ceitain that only those firms who 
attend to the selling side of their business in these times of 
competition, and cultivate it, can hope for a ready sale for 
their products. 


J will end as I began, and say that the subject opens up 


a fertile field for suggestion. 
AS W. Young. 


. Ponder's End, September 8th, 1902. 


Transmission of Electrical Disturbance. 


In reply to Mr. R. Kennedy's letter in your issue of the 
Sth inst., I purposely abstained from going into the 
question of the possibility of explaining the transmission of 
etheric signals, over the distances hitherto achieved, by the 


. diffraction of the electric waves. Theoretically the problem 


may be stated as follows :— 

Given an etheric distance at a certain point of the earth's 
surface, consisting of waves of given length polarised in the 
plane of the horizon, that is to say, with the direction of the 
electric vibration perpendicular to the plane of the horizon, 
to determine the amount of disturbance at any point of 
the earth’s surface, assumed for simplicity to be a smooth 
sphere.— There is no doubt that theoretically there will be 
a resulting disturbance at any such point, but whether, in 
the case of the Poldhu experiments, the disturbance so 
produced would be sufficient, with the power employed, to 
affect the coherer at the distances attained by Mr. Marconi 
is a question depending on the power employed, and on the 
disturbance required to operate the coherer, and at present 
I have no data at my disposal for attacking the problem. 

If I am in a position later on to say something definite 
on the matter, I will, with your permission, send you a con- 
tribution, In the meantime 1 thought it might be of 
interest to point out the incorrectness of Mr. Kennedy's 
assumption that the problem would be rendered easier by 
assuming the disturbances to be atmospheric. Quite inde- 
pendently of there being, as far as I am aware, absolutely no 
facts whatever which would even suggest the possibility of 
atmospheric waves affecting the coherer, a very much larger 
amount of energy would be required, as a much larger 
proportion of the wave energy is dissipated into heat in the 
case of atmospheric waves than in the case of ether waves. 

In Mr. Kennedy's letter of your issue of the 12th inst., 
he suggests the example of a transmitting wire 1,000 ft. 
high radiating waves 10 ft. long; the waves in this case, 
instead of being 10 ft. long, would be 4,000 ft., which is 
very much longer than that of any sound waves, with a 
corresponding increase in the amount of diffraction. 


G. W. de Tunzelmann. 


Electric Holsts. 


I have, as electrical engineer for a North country firm, 
been experimenting for six months with a small electric 
hoist. This hoist is worked by a 1 H.P. motor, geared by 
means of a vorm which drives a winding drum. The hoist 
has a run of about 15 ft., and is used for carrying a page 
of type from a linotype room in a newspaper office to the 
floor below, and zice versé. In order that this should be 


satisfactorily accomplished, the hoist must come down dead 


against two iron m at the bottom, and ascend to similar 
stops at the top, either with or without the page of type. 
The page of type weighs about 56 Ibs. 

To make myself thoroughly clear on this point, I might 
say that the page of type is slid from the planed metal 
surface of the hoist on to a planed cast-iron table, and rice 
versa. For this purpose it is absolutely essential that the 
hoist should descend to a dead level with the table, and 
ascend equally accurately to a similar table above, either at 
full load or no load. | 

The enclosed sketch will give you the general working 
details of the hoist. So far my difficulty has been in ob- 
taining the necessary accuracy of level between the hoist and 
the table, on account of the variation in load. 

You will see on the accompanying sketch at the point 
marked 4, that I have an automatic two-way switch. This 
is worked by two adjustable strikers, one on the balance 
weight and the other on the table. This two-way switch 
works in conjunction with another two-way switch at B, 
which is turned over by hand to start the hoist iu the 
reverse direction after the hoist has ascended or descended. 
In the armature circuit of the motor there is an automatic 
electro-magnetic brake at c, When the current is on, the 
solenoid lifts the brake off a pulley fixed on the motor abaft. 
This allows the motor to run free, and the brake continues 
to remain off until the hoist arrives at the end of its travel. 
It thus automatically switches off at a, the brake falls on the 
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pulley of tbe motor and stops it almost simultaneously with: 


the hoist's arrival at the iron stops. 
Jo better this arrangement, two air cushions have been fixed 
at the top and bottom, and these help to lessen the jar 


caused by the hoist coming too violently against the iron 


stops. 

I think I have now put you in possession of the general 
facta, but in order that you should thorougbly understand the 
trouble that ensues it will be necessary to give you a few 


— 


L—In the first place the balance weight is heavier than 


the hoist, ко that the hoist in ascending empty will go up of 


its own weight, and take very little current. This will, of 


course, cause the magnetic brake to hunt slightly, as only a 
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emall current passing through the solenoid is not sufficient 
to lift tbe brake clear of the pulley. The brake, therefore, 
obliges the motor to teke more current, this lifts the brake, 
but only for a short period, after which it falls again, and 
this process is repeated till the hoist arrives at the top. 
1I.—We will now take the case of the hoist rising to the 
lop with a page of type. Under these conditions the hoist 
will be considerably heavier than the balance weight, and in 
order to drive the motor the current required will be about 
3°) amperes. This is amply sufficient to kcep the brake 
entirely in the “ off " position. In this case it is possible to 
adjust the strikers so that they always work the same. 
Under the former conditions (1) this is not possible, the 
reason being that if the brake has just fallen it somewhat 
checks the speed of the motor, and possibly before it lifts 
again the current may be cut off, and the hoist will come to 
a standstill short of the stops. In descending, the same 
conditions apply :— | | 
IIL.—The hoist descending emp/y requires to be pulled 
down, and takes about 3 amperes. | 
IV.—The hoist descending with a paye of lype, falls of its 
ovn weight, and the bunting again ensues. 
_ In spite of the above difficulties, we have by means of a 
light permanent brake, been able to obtain somewhat better 
running, which 18 only what might have been expected, the 
reason being that the striker can be set to knock off the 
current abont half an inch from the top, and the brake, 
being actually on at the time that the current is cut off, 
stope the holst at almost identically the same level at all 
loads, This last arrangement is not, bawever, perfect, and 
iè objected to by the consulting engineer on the ecore of a 
waste of power, He also considers that the magnetic brake, 
being his idea, could be made to work perfectly, at the same 


time omitting to point out how the running of the same 
may be obtained. 

If any of your readers are able to suggest any methods of 
improvement, I should be glad to read of them in your 


columns, 
J. G. ү. D.M, 


— ees 
ELECTRICAL PATENT CASES, 1901—1902. 


In the legal year which has now closed there have been 
several patent cases before the Courts closely connected with 
the electrical industry. A patent case is, to some people, a 
very dry and uninteresting affair, but this isa very erroneous 
view to take. Leaving out of consideration the parties 
fighting the action, who must obviously be keenly interested, 
as the result, one way or the other, may have important 
consequences for them and for their businesses, we may show 
that everyone connected with the electrical industry, or 
interested in the applications of electrical ecience, will find 
it profitable to follow intelligently the proceedings in these 
cases, Engineers are not always familiar with the history 
of the different branches of the science, yet a knowledge of 
this history is of great value, as it enables the student to 
understand each step of progress that has been made, and 
fixes his ideas on the subject. Now an important patent 
case almost always reveals the history of the particular sub- 
ject discussed, for the defendants set up as anticipations 
earlier specifications, revealing, it may be, the nucleus of the 
later invention without its details, or, at any rate, showing 
what had already been achieved in the field which the 
plaintiffs desired to cover by their patent. Thus there is 
usually something electrical to be learned, quite apart from 
the legal aspect of the questions at issue, which may only 


e interest lawyers, In what follows, we propose to give a short 


description of the electrical patent cases of the legal session, 
1901—1902, not entering into detail on any one case, as 


Full reports may be found in our columns for the past year, 


but treating them generally, and summarising the results of 
the year’s litigation. | 

Meters.—In various departments of the industry has liti- 
gation arisen. We have had actions about meters, dry cells, 
electrolytic apparatus, rail-bonds, and fuse-boxes. The meter 
actions were the most important, and we shall therefore deal 
with them first. In Chamberlain & Hookham . Bradford 
Corporation (see ELECTRICAL Review, November 22nd to 
December 6th, 1901) the defendant Corporation was charged 
with infringing the patent for the Hookham meter by using 
the British Thomeon-Houston meter on its supply system. 
The first trial came on before Mr. Justice Farwell in the 
session 1900—1901, and was decided in favour of defen. 
dants on the ground of non-infringement. The case was 
then transferred to the Court of Appeal, and it is tbis trial 
with which we are concerned. The case was interesting in 
that the plaintiffs were allowed to briog additional evidence 
at the second trial, and in some respects it was amusing, as 
some of the learned counsel seem in this case to have got 
slightly “out of their depth " in dealing with the electrical 
principles involved in a motor meter with eddy-current 
brake, and were thereby led to make somewhat extraordinary 
statements. Take, for example, the following quotation 
from the speech of a learned K.C. on behalf of the plaintiffs, 
as it was reported in our columns. He was discussing the dis- 
tinction between a current meter and an energy meter. 

* It was obvious to everybody that if you had one of your 
forces constant, that is, one of the two forces that produced 
rotation—there were two fields, the armature field and the 
magnetic field—the way in which the rotation was got was 
by the inter-action of these two lines of force which went in 
opposite directions and produced a torque, making the thing 
go round. That field was only produced by current and not 
by pressure. The voltage had no effect upon tbe field. 
The only way by which the magnetic field was produced was 
by the flow of current along a wire or in a magnet, so that 
in one of those inter-acting parts you had current flowing, 
and in tbe other inter-aoting parts you had what was celled 
a shunt current passing. It was quite obvious that (if; ove 


of those parts was functionally constant, that is to sag, cons 
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stant because the machine made it a constant factor, what- 
ever the current that went through it you would get one 
variant multiplied by one constant. That could only give 
you current, because energy was the multiplication of cur- 
rent by pressure. If you wanted to get at that, this being 
on the assumption that you wanted to measure variation of 
energy, and these being variante, you must have both inter- 
acting parts of your machine—parts which would interact— 
ag two variants, and not one as a constant and one as а 
varjant. That was an energy measurer. ‘Now, then,“ said 
his learned friend, * our meter is just the same; if you put 
our meter on a circuit, a constant field is destructive.’ If 
their Lordships would excuse him putting it in that way, it 
was dreadfal nonsense,” 
Fes, it is dreadful nonsense, and we are not surprised to 
find Lord Justice Romer beginning his judgment with these 
words: —“ This case has been argued by the learned counsel 
on behalf of the plaintiffs at great length and with much 
detail ; the effect of their discussion of minute points arising 
in the case, coupled with the many difficulties involved in their 
elaborate consideration of electrical and magnetic lawe, has 
been, in oar opinion, somewhat to obscure an otherwise 
fairly simple and intelligible case.” In fairness to counsel, 
however, we must admit that we do not often find them as 
much at sea as in this instance. Some of them have a sound 
knowledge of electricity, both in theory and practice, and in 
most cases there is little to find fault with in their technical 
explanations to the Bench. | 
The plaintiffs line of argument was that Hookham had 
invented a type of magnet, practically permanent, having 


large polar surfaces closely fronting each other so as to form 


a-narrow slit in which the eddy-current disc revolves, and 
that he was entitled to a broad claim to every permanent 
magnet of this type used in this way. The defendants’ con- 
tention, on the other hand, was that Hookham's claim, if 
valid at all, was limited to compound or built-up magnets, 


which were not used by defendants. This contention was ' 


upheld by the judges of the Court of Appeal, who thus 
simply confirmed Mr. Justice Farwell's decision, without 


giving any judgment on the validity of the Hookham © 


patent. They asserted, however, that if the wide inter- 
pretation was to be put upon Hookham's claim in this 
respect, it' would be difficult to maintain its validity, in 
view of the writings of Marcel Deprez put in by defendants. 
The other meter case was that of Ferranti v. British 
Thomson- Houston Company, the hearing of which extended 
from November 18th to November 18th, 1901. The question 
of the. distinction between an energy meter and a current 
meter was again raised in this case, and the learned judge in 
fact based his decision upon this distinction, .quoting, in 
this connection, some expressions used by Mr. Ferranti 
himself in an earlier case. ‘ You cannot,” said Mr. 
Ferranti on that occasion, make an energy meter into a 
current meter. It will not register current. You cannot 
prevent it from being a true measurer of the energy—a very 
big distinction indeed." The Ferranti and Thomson- 
Houston types of meter are too well known to require 
éxplanation here, and, for the purposes of this case, what 
is specially to be kept in mind is the different arrangement 
of the starting coils in the two meters. The first type is a 
quantity meter, and has its starting coil in series with 
the main current; the second is an energy ‘meter, 
and Has its starting coil in series with the arma- 
ture coil, which: is a shunt across the mains. The 
learned judge, Mr. Justice Swinfen Eady, held that there was 
no infringement, so that it was not necessary to pass judg- 
ment on the further question of the validity of the Ferranti 
patent. Thus in one year the Thomson-Houston meter has 
successfully resisted two attempts to bring it within the 
ambit of patents for other types of meter. d 

" Dry Cells.—1n the case of Patent Exploitation, Limited, 
im Siemens Bros. & Co.. Limited, we have a trial of а some- 
what different kind. -Here there was practically an admis- 
ston of infringement, and the real issue was the novelty of 
the invention claimed by the plaintiffs. The invention was 
described in the ‘specification of  Hitchcock's Patent, 
Mo. 1,110, 1890, for “an improvement in galvanic 
batteries.” It was claimed that, although the principles 
involved in galvanic batteries were well known in 1890, the 
patehtee had made an invention in applying those principles 


* 


in а particular and effective manner, resulting in the pro- 
duction of a dry cell, which was a great improvement on 
what had hitherto been made, In this battery, according to 
plaintiffs’ argument, the liquid element is removed and 
replaced by an excitant in the form of a paste etiff enough to 
keep its position and damp enough not to shrink; and, 
secondly, there is a two-layer element, the inner layer 
having an excitant which conduces to conductivity. The 
depolariser must not diffuse through the excitant, and it. 
must be pulverised, as in a fine dust there is a large surface 
exposed and the hydrogen gas is more fully taken up. Mr. 
Justice Buckley in his judgment traced the earlier history of 
the subject, and found that the only points of novelty which 
could be pointed to were—(1) the absence of diaphragm 
between the two pastes—if that were a novelty ; and (2) that 
the depolarising layer was to be made of materials capable of 
being, and which were, pulverised. On the first point, he 
held that there was no novelty, as carlier patentees had 
abolished the diaphragm, and indeed the evidence showed 
that this was a point of no substantial importance; and as 
to the second point, he found that the patentee neither told 
the world in his specification that pulverisation was necessary, 
nor did he claim it as part of his invention. The claim 
appeared to Mr. Justice Buckley to be much too wide, and 
he therefore declared against the validity of the patent for 
want of novelty. We have in this case another example of 
the necessity for a patentee to take the greatest care in 
formulating his claims. It was admitted that the dry cell 
of the plaintiffs was very useful, and that there had been 
large sales; but utility is not of itself sufficient, and by 
claiming more than the patentee was entitled to, the patent 
rights have been lost, Had the decision been in favour of 
the plaintiffs, Messra. Siemens would have been heavy losers, 
as their dry cells also are in great demand. 
Electro-plating.—The next case does not call for lengthy 
notice, as the electrical principles involved are well known. 
This was the case of the Electrolytic Plating Apparatus 
Company, Limited, v. Holland, and its main interest lies in 
the fact that the defence raised the question of “ prior user.” 
It was alleged by the defendants that an apparatus similar 
to that of plaintiffs had been used before the date of the 
patent sucd on, for coating rifle bullets with nickel. This 
was not denied by the plaintiffs, who, however, asserted that 
it was merely an experimental user, and that there had been 
no publication to the world. This apparatus had been used 
in a room to which the public might have obtained access, 
but they had no business there, and no one was called to 
give evidence that he ever was there. The person who had 
made and used the apparatus gave evidence, and so did some 
of his employés, who had learned of the apparatus in their 
capacity as servants of the experimenter. Mr. Justice 
Ridley held that this did not amount to prior public user, 
such as could rob the plaintiffs’ patent of its validity. — 
© Rail Bonds.—ln W. T. Glover & Co, Limited, t. 
American Steel and Wire Company, the plaintiffs, a8 
assignees of Edmunds's Patent, No. 3,119, 1893, for 
* Improvements in the formation of solid ends on flexible or 
compound electrical conductors," sued the defendants for 
infringement of this patent by manufacturing rail bonds. 
The plaintiffs’ copper bond is produced by * burning on "— 
that is, the ends of the wires or strips of the conductor are 
placed in a mould of the form and size which the solid 
ends are to have; hot copper is then run into the mould, and 
run out again through an outlet hole, thus removing. the 
“chill” from the wire. The outlet hole is then closed, the 
mould filled, and fusion takes place between the ends of the 
wire and the terminal. The defendants maintained that 
their process of manufacture was quite distinct, os they 
forged their terminals out of a cylindrical piece of roll 
copper, and the junction was made by welding. Mr. Justice 
Farwell could see no sort of invention at all in the process 
covered by plaintiffs’ patent, as all the steps were well 
known at the date of the patent, and with reference to the 
infringement he said, Welding as applied to copper Nas 
unknown at the date of this patent, What the defendants 
do is to weld." | Н „ 
Electric Furnace.— The chief interest in the case of 
Acetylene Illuminating Company, Limited, 2. United Alkali 
Company, Limited, does not lie in the application of elec- 
tricity to the manufaeture of calcium carbide, but in в purely 
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technical point in the law of patents, which was incidentally 
raised. It will be remembered that under Section 108 of the 
Patents Acts, 1883—1888, an inventor who has taken out a 
patent in America or other fereign country may apply for an 


English patent under this section within seven months, and 


he will thereby obtain priority over any similar inventions 
patented in England during the interval between the grant 
of the foreign patent, and that of the English patent. In 
this case Willson’s patent for the manufacture of calcium 
carbide was taken out in this country more than seven months 
after his American patent, and not under Section 103. In 
the interval Moissan had published a paper in this country, 
on which the defendants wished to rely as an anticipation of 
Willson's invention. The Court held that they were entitled 
to do so, as Willson's patent was not protected under 
Section 103, application having to be made under that rule 
within seven months. The electrical part of the case con- 
cérned the types of furnace used by the two litigants, 
Willson in his specification said he employed a suitable 
electric furnace “such as а Siemens arc furnace.“ The 
efendants used not an arc but an incandescc nt furnace, and 
the learned judge found there was no infringement, and that 
in view of Moissan's publications plaintiffs’ patent was 
invalid. 
Fuse Bores.—Our last case refers to fuse boxes, and is an 
interesting example of a very “thin” patent being upheld 
by the Court. The Reason Manufacturing Company sued 
Ernest F. Moy, Limited, for infringement of their patent for 
* Improvements in fuse boxes for electricity supply mains." 
The invention consists simply in arranging the covers of n 
pair of fuse boxes, placed side by side, so that when one is 
open the other must be shut—in short, a simple interlocking 
device. The defendants alleged want of novelty, want of 
utility and want of subject-matter, and they relied on the 
user of interlocking apparatus in signale, &c., and on the 
common knowledge that in certain positions doors interfered 


with one another-in opening. It was undoubtedly a case 


where the subject matter for invention was very “thin,” 
although with regard to the statement about doors given 
above, it might certainly be said in the patentee’s favour 
that people usually try to avoid: having their doors so placc d 
as to interfere with one another, and that he had turned to 
account what was under other circumstances a nuisance. 
The Court upheld the patent, finding that there was inven- 
tion, though certainly not great, and though it might strike 
опе ав “just one of those things any fellow might have 
thought of." | | | 

This completes our survey of the year's electrical patent 
litigation. It will be seen that, on the whole, it has bcen a 
bad year for plaintiffs in actions, as in the majority of cases 


defendants have been successful. For some of the plaintiffs, | 
however, matters are not во bad as they might have been, as 


although they have not succeeded in proving infringement, 
they have not had their patents declared invalid. No doubt 
we will hear again of some of these cases, as ihey will be 
taken to the higher Courts, In an important patent case it 
is very seldom that the parties rest satisfied with the 
decision of the Court of first instance, and it is very 


common to find them going to the House of Lords. 


No doubt they only stop at that point because they can 
go no further. 


— I 


RE-HEATING OF INTERMEDIATE 
| RECEIVERS. | 


Phor. -WaiGHTox has done a good deal of experimental. 


work with the engines at the Durham College of Science, 


and, so long as it is remembered that his conclusions аге. 
drawn from results given by a certain engine, his experiments 


are of considerable interest. | 
Eis engine is a quadruple expansion engine, but in these 


trials thé first ‘ahd third cylinders were not used. The 
working cylinders ‘were of a diameter of 7 in. and 15} in.- 


by 18 in. stroke, and a heater of 30 sq. ft. of tube surface 
was employed, steam of boiler pressure being admitted inside 
the coil. The only difference in the' trials was the use of 
steam in the coil or its disuse, and ten trials were made in 
all, being five with re-heater steam and five without, at 
powers of from about 24 to 126 в.н.р. In every case the 
total steam consumption per B.H.P.-hour was less by about 
half a pcund without the re-heater. At the same time, the 
re-heater gave from 3 to nearly 6 B.H P. extra power 
with the same .cut off, the engine running from seven 
to nearly three revolutions per minute faster. But the 
total condensation of steam in the re-heater coils was 
greater than the condensation in the receiver, which it 
was designed to prevent, and the condensation in the 
receiver was only about halved. Thus the total condensa- 
lion with re-heater coil in use was very much greater than 
without steam in the coil. | 
The total water per hour was greater in every case with 
the steam in the coil, and the mccbanical efficiency of the 
engine was in every case less by about 2 per cent., a result 
that seems rightly attributable to the friction of the L. P. 
piston when running drier. If this be so, one is inclined to 


ask whether the lubrication should not rightly have been 


improved, and whether, with superheated steam, there is not 
considerable loss due to friction. 

Thermo-dynamics may not have much to do with the 
economy of the steam engine, but it does point to its being 
wrong to add heat to the working fluid at any temperature 
less than the maximum. 

It has long been gravely doubted by practical steam 
engineers whether jackets on the 1. P. cylinder are not worse 
than useless. 

In these trials the engine ran as it pleased, with a fixed 
cut-off, and as the re-heater added to the mean pressure and 
speed of the engine, this was enabled to swallow so many 
more charges of steam. We should have liked to see the 
engine run more nearly under actual conditions—that is, 
with the governor in gear, so that the normal speed would 
have been attained more nearly, or even exactly, had a 
supplementary. governor been in use. It is not really a 
practical test to endeavour to find the effect of a re-heater 
with a fixed cut-off. 

The tests show one thing, namely, that by adding heat at 
a very unfavourable point, an engine will run faster, will 
secure a higher mean pressure, and will do more actual work 
in B. H. P., even if at less mechanical efficiency, This may be 
the Professor's idea of running a test under identical con- 
ditions, but we venture to suggest that practical conditions 
have not been met, and it is possible that different conclusions 
might have been drawn, though the difference would, perhaps, 
have been trivial. Still, they would have shown more 
accurately what might be expected in actual practice. 

The steam per r.u.r.-hour showed very little difference 
in any case, and at the lowest power, was actually a trifle 
less with steam in the heater coil, but generally it may 
perhaps be fairly concluded that re-heaters are not worth 
their money. 

The vacuum was kept as nearly constant as possible in 
each pair of trials, but no further information is given on 
this poirt. 

Experimental engires are not always builton practical 
lines, There are several American engines at work in this 
country that have re-heaters. The Allis engines at Glasgow 
tramway power station have them, and so have the Mus- 
grave engines, but of a different type. . It would be of 
interest to. bave it ascertained if any or all of the appa- 
rently higher economy of the American engines could be 
explained as an effect of re-heating on better lines. 

The Durham College engines are very small, and it remains 
to be seen whether large engines would obey the same rules, 
as upon this would depend whether the latter could be 
mace still more economical by adding to them ‘re-heaters, - 
when these have not been fitted, and vice versa. 

The general table of results in the paper seems to us to 
point to the benefits of draining between cylinders rather 
than re-heating. Considering that even with re-heaters the 
indicator cards showed from 30 to 40 per cent. of water at 
cut-off in the L.P. cylinder, we confess to being a little 
puzzled by the loss of mechanical efficiency. The tests aro 
interesting, if a trifle inconclasire. 
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Іх re MazanRoN ELECTRIC Ілонт Company, Limitrep, (RICHARD 
v. THE COMPANY). 


In the High Court of Justice on Wednesday, September 17tb, the 
above matter came on bef: re Mr. Justice Swinfen Eady, sitting as 
Vacation Judge. ‘This was a motion by the plaintiff, Richard, a 
debenture holder, and also a judgment creditor of the company, 
forthe appointment of a receiver and manager, and also for an 
account. 

Mr. Robertson appeared for the plaintiff, and Mr. G. E. Tyrrell 
for the company. 

Mr Rosertson said the plaintiff was the holder of five deben- 
fures of £20 each in tbe defendant ccmpany, which was incorpo- 
rated in 1893 for the purpose of establishing a system of electric 
lighting for the town of Mazarron, ia Spain, under a concession 
dated September 6tb, 1892, for 50 yeare, and the company was now 
working that concession. About the same time the company issued 
aseries of deber.tures—250 first mortgage debentures of £20 each— 
of which the plaintiff held five. By the conditions endorsed on 
the debentures the company was to redeem at par an eggregate 
amount of at least £700 on January Ist, 1899, and every suc- 
ceeding January Ist. The principal moneys were to become payable 
in full in the event of the company being in default of payment of 
interest for a period of six months, or an order being made for com- 
pulsory winding-up. The evidence was that the defendants had 
committed a breach of the conditions in that it did not redeem in 
1902, or at all, debentures to the extent of £200, and the plaintiff 
asked for the appointment ofa receiver and manager. 


Mr. TYRRELL submitted that the appointment asked for was un- 


песевғату and inexpedient, and raid that in December, 1901, the 
plaintiff, who had been the secretary, was dirmissed by the 
directors. 

His LonpsnuiP said that Richard was an unsatisfied judgment 
creditor. 

CouNsEL submitted that had nothing to do with the present 
application. Plaintiff had been paid the whole of his interest ; he 
made no application to the company, but simply started his action. 

His LjonpsHIP eaid there must be the ordinary order referring the 
matter to Chambers for the appointment of a receiver and manager. 

Mr. Ковевтѕох asked that the receiver might be appointed to act 
forthwith, because if the company were in default in supplying light 
for 10 days, the whole concession went, and the substratum of the 
company would be lost. He wanted the receivertotelegraph out at 
once to a servant of the company in Spain intimating his appoint- 
ment by the Court, so that arrangements could be made for the con- 
tinuance of the electric ligbt supply. 

His LORDSEI said he would appoint Mr. Hussey as receiver and 
manager, and for any directions he required he could apply at once 
to a judge in Chambers, no notice being necessary for that. 


Re BRITISH POWER, Traction AND LiGcuHTInG Co., Ітр. 
(PETITION oF L. HANNEN). 


In the High Court of Justice on Wednesday, 17th inst., the above 
matter, which was an application by a creditor for an order for the 
compulsory winding up of the company, came on before Mr. Justice 
Swinfen Eady sitting as Vacation Judge. 

Dr. NaPIER said a petitioner was a creditor for £250. On the 

revious afternoon five aflidavits had been served, and in order 
b answer these he (counsel) bad to apply that the petition should 
stand over for a week. 

Mr. KENYON PARKER said he appeared for the compauy, and he 
asked that the petition should stand over for two months, in conee- 
quence of a resolution which had been unanimously passed at а 
meeting of shareholders, of which all the shareholders had notice. 

Dr. Napier said it was precisely on these facts that he applied 
that the matter should stand over. 

Mr. Kenyon PARKER said there had also been a creditors’ 
meeting, at which the facts were put forward, and it was pointed 
out that unless fresh capital could be secured the company must 
stop. A resolution was put to the meeting that the matter should 
stand over. 

His Lorpsuir aeked if the petitiorer had bad an opportunity of 
meeting these aflidavite? 

Mr. Kenyon PARKER raid he could not tell that. 

Mr. BRaMwELL Davis, K.C., eaid the affidavits were filed two 
days ago. | - 

His Lorpsuip said that if the application that the petition should 
stand over for two months depended upon these new affidavits, he 
could not act upon it, as the petitioner had had no opportunity of 
meeting them. The matter must stand over for a week. 

Subsequently, Dr. Napier intimated that he and the other side 
had arranged that the petition should stand over until the first 
petition day after November 17th, 


~ 


Ке Tug UxivEBSAL MICROPHONE Company, LIMITED, т. Nyp 
"m AND ANOTHER. 


Іх the High Conrt of Justice on Wednesday, the 17th inst., there 


stood in the list for hearing before Mr. Swinfen Eady, Vacation 
plaintiff company esking for 


Judge, two motions as above, by the 
рн against the defondanta to restrain them from eesigning 
patents, о А 


Mr. Houston, who appeared for the applicants, said the 
defendants had filed affidavits though they did not appear, and they 
had undertaken meanwhile not to deal with the patents which were 
the subject of the action; and that being so, he (counsel) was 
willing that the motions should stand over for a week. 

His Lordship assented. 


eee 
BUSINESS NOTES. 


Electrical Wares Exported, 


WEEK EXDING SEPT. 17TH, 1001. | WEEK ENDING Serr. 1678, 1902. 


Aden. Teleg. mat. Value 456 Alexandria . Value £42 
Amsterdam - ea . 385 Amsterdam.. ate - .. 158 
Beira. Teleg. mat. wx .. 108 Bombay  .. js 2s 9 
Bombay .. .. „49 a Teleg. wire . 710 
Brussels ys ёё ie .. 120 | Buenos Ayres «s Vs 480 
Buenos Ayres s e .. 619 Calcutta ee „„ 588 
TT Te'eg. cable .. 714 Саре Town. Teleg. mat. 866 
б Teleg. mat. 106 Channel Islandde ... .. 817 
Caloutia  .. is ds 4,324 Christchurch oe e 054 d 
Уз Teleg. wire .. „ 2X8 Colombo vs 28 . 108 
Саре Town.. .. .. .. 2,786 (Durban 
T Teleg. instruments (95 ji Teleg mat. .. 8,156 
Chinde a 2 88 es 96 East London ae se „„ 1,241 
i Teleg. cable die oe 511 Flushing + z x 94 
Christiania .. з КМ . . 177 Gothenburg. Teleph. cable .. . 219 
" Teleg. wire.. ee 70 ; Hamburg. Teleg. mat... „ 800 
Colombo : T - ME 55 Melbourne .. оо оо e 16 
Copenhagen. 'Teleg. wire 56 New York ... .. ‚‚ . 105 
Delagoa Bay РЕ es . 40 | North Atlantic. Teleg. cable.. 2,500 
Durban ee ee ee ee 515 | Oporto `“ ee ee - өө te 70 
East London oe s 48 | Otago... .. us eO -œ M 
й Teleg.mat. .. .. 981 Port Elizabeth  .. ix e 08 
Hamburg. Teleg. mat... .. 200 Sbanhal .. .. .. .. $00 
Hong Kong Vs ё% 21 Stockholm 25 E œ WV 
Karachi. Teleg. mat. .. „ 665 з Teleph. cable .. 161 
Lyttleton oe oe ce ee 85 Bydney oe ee oe ee е 
Melbourne .. - 2 es 181 | Yokohama .. e s . 8,815 
Port Elizabeth ee ee ee 17 
Rio Janeiro.. oe ee eo 68 
Rosario ET v ae “з 45 
Rotterdam. Teleg. wire T 19 | 
Bhanghai .. id - . . 15l 
Bingspore .. “+ «s es 72 
Stockholm. Teleg. wire.. - 76 
Sydney ee T oe oe 496 
Tokio.. Va es oe oe 186 
Wellington oe ee ee eo 8 | 
Yokohama .. .. of .- "709 | 
Total .. 814,712 Total 416,921 


Foreign Goods Transhipped. 
Calcutta. Elec. parts .. Value £64 Gothenburg. Elec. appa. Value £906 
Durban. Teleph. wire.. oe 16 
Perth. Elec. supplies .. 


Total 


— 


. £176 


Patent Amendment Abroad.—Messrs, Edward Evans 


and Co, consulting engineers and patent agente, of 27, Chanoery 
Lane, W.C., write to us as follows :— 


It will be of considerable interest to manufacturers to know that on Sep- 
tember 14: amendments of importance will take effect in all the States of the 
Conver tion, that is to tay, in Be'gium, Denmark, Fiance, Italy, Japan, Nether. 
lands, Norway, Portucal, Sweden, Switzerland, Tunis and United States. 

The princi} al amendments taking effect are as fol'ows:— 

(a) The priority granted to applicants for patents, designs, or trade marks, in 
any of the Б ates of the Convention thall be 19 muntha for patents, and 4 montha 
for designs or trade marks, reckoned from the date of the application in the 
State in which the applicant is domiciled. 

(b) The patents »ppliea for in any of the States of the Convention by persons 
entitled to the privileges thereof shall be independent in duration of patents 
obtained for the same invention in other States, whether parties to the Con. 
vention or not. бо. ` 

(c) No patent applied for under the Conventicn shall incur forfeiture for гоп. 
working until the expiration of & minimum period of three years from the date 
of application. 

The extended period of priority given to applicants under tbe Convention 
hag been granted in Great Britain since January ist, 1902, by the amending Act 
that came into force on that date. 


Premier Gas Engines.—Commenting . with approval 


on our leader оп British Power of last week, Mr. J. H. Hamilton, 


of the Premier Gas Engine Company, Limited, writes:“ It may 
interest you to bear that besides the 250-H. P. gas engines of our make 
which you describe in the same number, in connection with Messre. 
Smith, Parfrey & Co.’s works, we have supplied another of the same 
size for rope-driving a dynamo, which supplies current for motors in 
a factory; two of the same size direct coupled for motor-driving and 
electric lighting; a 6001. H. P. engine for motor driving; two engines 
of 150 F P., and one of 200 B.P., each direct coupled fur motor 
driving in engineering works; and bave in hand three engines of 
150 K. P., and two of 250 н.р. direct coupled for motor driving and 
electric lighting, besides many engines of smaller sizes, direct 
coupled 6r driving by rope or belt. The above are all for running 
with producer gas, but we bave three engines of 3:0 н.р. each in 
hand, to run on blast furnace gas and drive dynamos (by ropes) 
supplying current for electric light and power. All these engines 
are for English and Scotch firms, and we have not mentioned the 
numerous cases where our large engines are used for driving 
dynamos for electric lighting only, and for electrolytio work." 


American Electrical Exports.--The -éxporta of alec 
tris] machinery from the United States of America for the 12 
months ending June, 1903, were valued at £5,979,740, aa compared 
With £5,813,710 for the same period the previous уап 
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K Preston Polyphase Machinery.—Messrs. Dick, Kerr 
and Co. have recently standardised a courplete series of alternating 
current machinery, including three-phase generators and induction 
motors; but it must not be thought that their contracts for alrer- 
nating machinery comprise only three-phase, for we 'earn that they 
are making a large two-phase generator for Fulbam and single- 
phase alternators fur the Bexley District Council. The stator 
frame is of cast-iron, built in two balves, which are securely bolted 
together. The frame is so designed as to permit complete ventila- 
tion of the laminations, while at the same time securing ample 
rigidity. The lower half of the frame is provided with feet, which 
rest upon the foundation bedplate. In the larger machines the 


Fic. 1. j 


lower half is provided with a special screw, which will permit the 
stator frame to be racked over to such a position as to leave 
the rotor completely exposed. The stator core is made of thoroughly 
annealed soft iron laminations, well insulated from eacb other ; the 
iron composing the laminations is of a special composition, which 
has been arrived at after a great number of experiments, one of its 
chief advantages being that it prevente any appreciable increase of 
the hysteresis losses after the machine has been running for some 
time. The laminations are held in positioa in the frame by means 
of bolts. The stator coils are former-wound, embedded in 
rectangular slots, and held in position by wooden wedges. The 
special arrangement of the connections between the stator coils 
its of their being easily tracad and located. The general 
«sign of the stator frame and its parts is shown in fig. 1. The 
coils are protected outeide the laminations by means of a cast-iron 
shield, cast ín sections and bolted to the frame, this being easily 
removable. The sbield is perforated, so as not to interfere with the 
ventilation of the winding; it is shown in position ia fig. 3. The 


Fia. 2. 


Wo- 


rotor spider is made of best quality cast-iron of strong and ample 
design; tho hub is provided with a flange for bolting to the engine 
fly-wheel, and iè accura'*ely bored to gauge and key-seated. It is 
pressed on tte shaft by hydraulic pressure. On the spider rim 
dovetailed laminations are secured by means of machined bolts and 


cast-iron flanges, and are then ready to receive the pole-picces. 
Ventilating spaces are provided in the laminations and spider, thus 
permitting the maximum amount of cooling^of the field coils The 
rotor shown in fig. 2-differs slightly from the standard practice in 
that the coils are mounted ona steel rim. The pole-pieces are 
made of laminated steel, held together between two steel end 
plates. - Tbe dpper part of the pole-piece is of a T-shaped con- 
straction, so designed to hold the field coils firmly in position. 
The lower part of the pole-piece is dovetailed for fixing on the rim 
of the rotor, and is held in position by means of keys. The removal 
of the field coils is effected by sliding the pole-pieces from the 
dovetailed groove parallel to the shaft, without disturbing any other 
part of the machine. The design and shave of the pole-piece, 
moreover, gives a distribution of the lines of force in the air gap, 
such as to produce an approximately sinusoidal E.M.F. wave. 
When the excitation voltage permite, the field coils are wound 


Д 


Fia. 3. 


with a single layer of copper strip, wound edgewise, and insulated 
between the turas by means of a specially prepared fibrous insala- 
tion. The external surface of the windiogs is left bare, being pro- 
tected by insulating varnish only, thus allowing a rapid cooling. In 
the testing of the machinery the field windiogs of the rotor are 
subjected to an insulation test of 2,500 volts alternating current 
between the coils-and the frame. The windiogs of the stator are 
tested with from two to three times their normal voltage, accordiag 
to the size and voltage of tbe machine. The portions of tho 
machine illustrated herewith form one of a set of machines which 
are being made for the Portsmouth Corporation and the Horndean 
light railways. They comprise four motor-alternator sets, a com- 
plete view of one being given in fig. 3. Two of these sets will ba 
placed in the generating station of the Portsmouth tramways, 
three-phase high-voltage current being transmitted to a sub- station 
on the Horadean light railway system. At this sab-station the 
alternating side of the combination will become the motor, 
continuous current being taken from the other end of the machine 
direct into the line. ‘The effective capacity of this machine is 
250 kw. Some recent tests made on these sets showed that the 
temperature rise after six hours’ run was 39° F oa the stator core, 
and about 70° on tho field. 


Bright's Light and Power, Limited, v. Wingfield. 
—In the High Court of Justice 01 Wednesday, September 10th, 
Mr. Justice Swinfen Eady, sitting as Vacation Judge, delivered а 
considered judgment in the above matter. His Lordship eaid the 
motion in tae matter was one on behalf of the Bright's Light and 
Power, Limited, for an order that the name of the plaintiff company 
might be struck out, an order made that the action should be stayed, 
and that the solicitors, Messrs. Marshall & Marshall, who issued the 
writ, should be madeto pay all the costs of the proceedings. The 
short point involved in the motion was as follows: — The writ in 
the action was issued on August 6th, 1902, and the action was said 
to have been authorised to be brought at a board meeting at which 
there were present Mr. F. R. Bright, Mr. Vidal and Mr. Moreno, 
three persons claiming to be directors of the company, and alleging 
that they, together with a Mr. Otto Semmelhaack, constituted the 
only directors of the company. The validity of their appointment 
as directors was not seriously said to be established. It depended 
iu the first icstance upon a resolation purporting to be passed at a 
general meeting held on January 10tb, 1902, which purported to 
remove from cflice the existing directors, except Mr. Moreno and 
Mr. Pollard (who appeared for the respondents to the motion). said 
that having regard to the fact that the meeting was out of time, aod 
that it purported to passan extraordinary resolution, whereas it was 
called for the purpose of passing a special resolution which ought 
to have bcen confirmed, and having regard to tbe evidence filed on 
behalf of the mot ion, be would not maintain that that meeting was 
valid. On the assumption that the meeting was regular, Mr. 
Moreno executed a dead, dated January 21st, 1902, reciting the 
extraordinary resolation purportiog to have been passed at the 
meeting on January 10th, and that in pursuance of Article 6 of the 
company’s articles, he (Mr. Moreno) being the sole director of the 
company in the exercise of his power as such, appointed Mr. F. R. 
Bright, Mr. Vidal and Mr. Otto Semmelhaack, additional directora 
in order to bring the number of the directorate upto four. It 
followed, his Lordship continued, from the fact that the meeting 
was irregular, and that no resolution passed at it was binding on 


500 


the company, that Mr. Moreno was not the sole director, and had 


not in point of fact the power which he purported to exercise 
under Article 76. Although it was in dispute Duc the other directors 
were at that date, it was not in dispute that Oolonel Hayworth 
was one, and therefore when the deed was executed, Mr. Moreno 
was not the sole director. The result was that the so-called 
meeting authorising the bringing of the action, and attended by 
Mr. Bright, Mr. Vidal and Mr. Moreno, was not à lawful board 
meeting, and as regarded Bright and Vidal, they were not directors 
of the company at all. With respect to Mr. Moreno, there bad 
been certain litigation to which that gentleman was a party, and on 
March 8th, 1902, an agreement in writing was entered into between 
Mr. Moreno and Mr. George C. Harrower, trustee of the property 
of Charles Bright, a bankrupt. The agreement provided, amongst 
other things, for a consent judgment in an action brought by the 
trustee against Moreno & Bright's Light and Power Company, 
Limited, with reference to certain shares, and it was one of the 
terms of the agreement that Mr. Moreno would immediately transfer 
8,500 shares in the company standing in his name, and hand over 
the certificates to Mr. Harrower, the trustee, this to be carried out 
within 24 hours. Pursuant to that, Mr. Moreno transferred the 
8,500 shares on March 8th, and the transfer was passed at a board 
meeting on the 19th. Mr. Moreno then ceased to be a director 
under the articles, having ceased to hold the necessary qualification. 
He (the judge) was aware that a contention was put forward on 
behalf of the respondents, that Mr. Moreno disputed the validity cf 
the agreement, and either had instituted, or proposed to institute, 
proceedings to have it set aside. But he (Mr. Justice Swinfen 
Eady) had to deal with the legal position of the parties, as it now 
was, and certainly from March 12th. Mr. Moreno, ipso facto, ceased 
to bea director of the company. "Whether he should hereafter be 
successful in setting aside the agreement, or in otherwise retaining 
sufficient shares to qualify him as a director, and heshould be elected 
or re-elected as such, were matters which lay in the future. At present 
he was without any qualification whatever, and ceased to be a 
director, certainly as from March 12th, if not before, and therefore 
any board meeting at which he attended and authorised the issue 
of the writ in the action, would be irregular for the reasons stated. 
There were also present as directors passing the resolution, Mr. 
Thomas Blair, Mr. C. J. Wharton, and Mr. G. A. Wingfield, and he 
(the judge) had to consider whether those persons were authorised to 
such a resolution, and whether the meeting was, in fact, a valid 
board meeting. He was of opinion that Mr. Wharton, who bad 
been the company's salaried engineer, was a director in August, 
1902, and that Mr. Wingfield and Mr. Blair were also properly con- 
stituted directors. The conclusion to which he had come was that 
the motion to stay the action was authorised by a regular meeting 
of the directors, held by persons not only acting but, in fact, duly 
qualified as directors. He was desired not to make an order on the 
motion as desired by the parties moving, but to let the action con- 
tinue, substituting the name of Mr. F. R. Bright, He was of 
opinion that that would be а wholly irregular proceeding, and that 
the proper order to make was to stay all further proceedings, to dis- 
miss the action and to order that the costs of the company as between 
ici ient, and the costs of the defendants as. between 
solicitor and client, an ) hall & Marshall 
ner and partner should be paid by Messrs. Mars , 


be solicitors. | 
A Combination Fitting.—In the accompanying illus- 


i bination electric light fitting which is 
e Pass the market by the “ Emitevas " Electrical 
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m 5 Dt 31, Brooke Street, Holborn, E. C. Perhaps 
we ougbt to mention, by way 
spell “ Emitevas ' 
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from 2 to 12 lights. The same arms are adaptable [or 
lighte, cord suspension, or candle fittings, and, being : Й S 
one kind of universal slot joint, which is easily and firm ERE 
a screwed ring, the common defects of loose joints ar Tu с 


threads are avoided. The same arms and bodies may be MN 


М 
all 


electroliers, brackets, and for candelabra for dining table on Will Sha 


board lighting if fixed upon s pillar or tablestand, and they Wi 
thereby particularly adapted for temporary lighting purposes, aa, 
аз a good point in their favour for export es, we may mentié 
the closeness with which they may be packed. The drop отацифф 
of the bodies is, as we show, made removable, and contains s lami 
holder, so that an extra lamp may be added at any time, 
supply of current, by means of a flexible cord and a B.C. ada 

may be made use of for fan, desk light, or other purposes. pe 
lated tcrew connectors are supplied to attach the wires from the 
various arms, by the use of which the wiring of the fittings is much 
simplified. We understand that the company has a variety of 
designs in preparation, 
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New Arc Lamp.—The New British Are Lamp Compan 
Limited, of Horse]! Road Works, Holloway Road, N, N ЗА 
placed on the market an enclosed long. burnirg are lamp. e 
workmanship and materials are entirely British, and with superior 
design and construction of the parte, perfect burning is claimed 
to be obtained. The lamps are of the smallest and lightest 
description, the overall length of the lamp not exceeding 2 ft.2 in.; 
simplicity of construction and long life, averaging about 100 hours, 
are claimed for it. It is easy to trim, and having a minimum 
number of parts, the repairs are practically nil; noiseless running 
is claimed, and, indeed, we understand that, in order to hear the 
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THE Мит Ввітіѕн Авс LAMP. 
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. Split Key-Holder.— Tbe demand for reliable switch 
lompholders which shall be proof against short circuit at high 
voltages bas led Messrs. Markt Bros. & Co., of 38 and 39, Beech 
Street, Barbican, to introduce into this country а lampholder 
specially designed to meet these requirements. The insulating 
body, of white porcelain, is a split cylinder, as shown in the accom- 
panying figures; the switch, which is of the continuously rotatable 

e, is mounted in a little chamber inside the blocks, the contacts 
being of springy copper. The poles are ted by a partition 
of pressspahn, through which the stem of the switch handle 
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pes the latter is completely insulated from the circuit 
he flexible leads are connected by means of screw terminals, 
which are. situated in separate compartments in the base of the 
porcelain blocks; the partition between these is partly cut away on 
each half cylinder, so as to facilitate the wiring, while when the 
two parts are assembled the separation is complete. The base of 
one of the spring contacta is also surrounded with a ridge of porce- 
lain, to prevent short-circuiting to the case or to the other contact. 
The complete ho!der is provided with cord grips and shade carrier, 
and certainly appears to combine the elements of simplicity and 
reliability. | 


Catalogues, Lists, &c.—' The Nernst ELECTRIC 
LianT, LTD., of 82, Victoria Street, who are introducing the Nernst 
lamp into the territories for which they hold the sole rights, and 
which inclade the whole of Asia, Africa, Central and South America, 
and all British Colonies, have just issued a new illustrated catalogue 
and price list. This describes the two types of lamps which the 
company are prepared to sel]. The lamps are rated by current, not 
as is usual with incandescent Jamps, by candle-power. The candle- 
power therefore depends on the voltage of the supply, but as lamps 
are made for three different currents, viz., 0 26, 0°5, and 1:0 ampere, 
it is always possible to get a lamp very near to the particular candle- 
power required. The total range of candle-power is wide, extend- 


ing from 15 to 170 candles; there are, therefore, lamps suitable for 


replacing single glow lamps, for replacing clusters, and for street 
and shop lighting in place of arc or incandescent gas lamps. The 
lamps are made for any voltage, from 100 to 250 ; the high voltage 
lamps are slightly superior in efficiency to those for lower voltages, 
and ae just as good in respect of their life and maintenance of 
candle-power. An idea of the performance of the Nernst lamp may 
be gathered from the three life curves published in the catalogue. 
These show the results of tests of candle-power and efficiency of 
the 3, 3, and 1-ampere lamps for high voltages. The candle-power 
is well kept up during the life, and the efficiency is high, the con- 
sumption of power being less tban 2 watts per candle on tbe 
average. Some idea of the economy thus effected can b» gained 
from the tables and information published on another page of the 
catalogue. f 

А small booklet has come to hand from Mr. W. GYLLICH, of 10, 
Lloyd's Avenue, E.C., giving some details of the Titan electric lift, 
which is made by the Titan Company, Limited, whose head offices 
and works are at Copenhagen. All the electrical apparatus for 
operating the lift is mounted on the same bed-plate as the lifting 
Rear, and there is no apparatus in the lift-well requiring attention. 
The special feature consists of the use of a series of push-Luttons. 
By the lift door on each landing a button is placed, and inside the 
cage there is a series of buttons, one for each landing. By pressing 
a button outside a landing, the cage begins to travel, and stops 
automatically when it is opposite the landing door, wbich only then 
can be opened, After entering and pressing one of the buttons in 


the cage (the landing door shuts itself“, it will move up or down, as 
desired, and stop where directed to, but it wil] only start if all the 
doors are closed; otherwise it will remain stationary.. The pusb- 
button system can also be applied to a lift with an attendant, when, 
by turning a switch, the button starting system is converted into a 
call system in connection with an indicator inside the cage, showin 

the lift man at which landing the lift is wanted. It is also possible 
to connect the wires in such a manner that, on pressing the outside 
button when leaving the cage, it can be sent down to the ground 
floor ready for vse again. This is done without introducing any 
new buttons, those already mentioned being sufficient for the 


p e. 

The WESTERN ELECTRIC Company, of North Woolwich, have jast 
issued an illustrated catalogue and price liet, of their telephones for 
private installations. These include wall, desk, and intercommuni- 
cation sets, also parts, and some serviceable wiring diagrams. . 

Mrssns. RiCHARDSONS, WISTOARTRH & Co., LrMiTED, of Middleg- 
brougb, who bave taken up the sole manufacturing agency for 
England and Wales for the Cockerill gas engines rese 
Debontteville and Cockerill patent “Simplex” system) for blast 
farnace gas, have brought out an illustrated list in which they give 
particulars of several blast furnace installations which havo been 
put down. Three gas-driven blowing engines of 1,200 m P. have bean 
built for Volkirgen, and one of these and several others of 600 N. p. 
are shown in the pictures. It is interesting to note that the 
Cockerill Company are now building a “Simplex” gas engine of 
2,500 H.P. 

Messrs. VaxDAM, Marsa & Co., of Gerrard Street, W., have 
issued a catalogue of their electrical supplies. The first вбойой, 

р. 1 to 117, covers a host of switches, cut-outs, ceiling roses, fuse- 

бош lamps, lampholders and shades, conduit wiring, &с.; the 
other section, which starts its numbering at 200 and continues to 
328, contains illustrations of designs for electric light fittings, such 
as electroliers, pendants, ceiling fittings, brackets, and a good selee- 
tion of figure standards and other floral fittings. The book is 
strongly bound in brigbt red covers. | 

A new list of enclosed continuous-current motors has been isqued 
by the FULLER-WENSTROMN ELECTRICAL MaNoFacTuRinG Co, LD., 
whose works are stated to be now engaged manufacturing this type 
of motor on a very large scale with special machinery, and there. 
fore at reduced prices. | mE 

September stock lists of continuous-current dynamos and motors 
have been brought out by Messrs. Roycs, Lrp, of Manchester. 
The Execreicat Co., Lro., has issued a new price list (illustrated) 
of its large switchboards and accessories therefor. : 

Lists of multiple band saws for steel or wood, and of rolled steel 
railway chairs, have come to hand from Mr. James Mutaneap, of 
Cart Forge, Glasgow. 


Books Received.—“ Cassell's Cyclopædia of Mechanics,” 


edited by P. N. Hasluck. London: Cassell & Co., Ltd., 1902. 


“Our Empire,” by Sir Guilford L. Molesworth. London: 
Ward, Lock & Co., Ltd., 1902. 1s. Е 

" Subject List of Works on Domestic Economy, Foods anü 
Beverages.” London: Patent Office, 1902. 6d. | 
 " Eleotro-Plating and Electro-Refining,“ being a new edition of 
A. Watt's “ Electro-Deposition," by A. Philip. London: Orpsby 
Lockwood & Son, 1902. 12s. 6d. net. | ed 
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Trade Announcements,—Mr. Chas. Fredk, Green has 
retired from the firm of Messrs. C. Barker & Co, electrical 
engineers, of The Bittome, Kingston-on-Thames. The business will 
be continued alone by his partner, Mr. James Henry Burt. 

: Messrs. Isaac Griffiths & Sons, manufacturers of enamelled steel 
conduit tubes and fittings, of the Imperial Tube Works, Wednes- 
bury, have just appointed Messrs. Geo. Pi & Co., of 110, 
Cannon Street, E.C., as their sole agents for London and district. 
Catalogues are being circulated, and one of the special features is 
that ull the tubes and fittings are subjected to a high temperature 
enamelling inside and out, which imparts a good surface, and adds 
considerably to its preservative qualities. 

We are informed that Messra. W. T. Glover & Co., Limited, 
Manchester, bave for the convenience of their customers in Ireland, 
made arrangements with Mr. F. A. Porter, 13, Queen's Square, 
Belfast, to keep a permanent stock of their vulcanised wires, cables 
and flexibles. iE 

The Electrical Company, Limited, of Charing Cross Road, an 
the Allgemeine Electric Company, of Victoria Street, have 
amalgamated, and the joint business will be conducted under the 
name of the Electrical Company, Limited. Mr. Hadley, formerly 
manager of the Allgemeine Electric Company, has been appointed 
joint general maoager of the Electrical Company, and will 
conduct the central station and tramway business, both at home and 
abroad. | 

The Langdon-Davies Electric Motor Co., Ltd., has altered its 
name to the Langdon-Davies Motor Co., Ltd. 

` Meesrs. F. A. Glover & Co., Ltd., are removing from their present 
address in Queen Victoria Street to 10 and 13, Garrick Street, 
Strand, W.C. "na. 


Brighton.—The forthcoming Electrical Exhibition at the 
Aquarium promises to be a great success in every way. The entire 
main corridor of the institution will be occupied, all the available 
space, covering some 5,000 sq. ft, having been let. Altogether 
some 28 or 29 firms have taken spaces, and these represent the lead- 
ing electrical concerns throughout the country. Тое exhibition, 44 
at present contemplated, will begin on October 4th and termipate 
on the 18th of that month. | 
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Westinghouse Works Power Equipment. — In 
farther connection with the power equipment of the Westinghouse 
"Works in Manchester, which formed the subject of an article in 
the ЁгЕствїслї, Review last week, we learn that the generating 
plant at present in po-ition only represents a portion of what it is 
intended shall be iostalled, and which will be required in the very 
near future. The capacity of the present plant is something over 
3,000 H P., and large as this appears to be, it is not nearly enough 
for the driving of the innumerable machines and devices of these 
gigantic works. The British Westinghouse Compauy will manu- 
facture at their works in Manchester .all the well-known types of 
Westinghouse engines, consisting of reciprocating steam engines of 
several forms, steam turbines, and gas engines. The first class is 
well represented in the four specimens of compound engines now 
installed; steam turbines and gas engines are to follow. The 
result will be a unique combination, and apart from the general 
interest which is bound to attach to a power station employing all 
modern types of primary power producers, the use of these for one 
common purpose will afford excellent opportunities for valuable 
comparisons, and the working results will be followed by engineers 
with interest. In choosing to instal steam engines first, the advisers 
of the company bad in mind the urgent necessity of obtaining as 
soon as possible a préliminary power supply, and also the fact that 
steam was required for several works processes and for heating the 
buildings. 


Imports of Foreign Electrical Plant.— August 
proved fo be rather an active month as regards the importation of 
foreign electrical goods and apparatus into this country, the returns 
showing a total of £57,388, which compares with £51,868 in the 
precediog month and £42,096 in August, 1901. So farasthe year 
has gone, however, there has been a further decline in such imports, 
the returns for the eight months ending with August last showing 
-an aggregate of only £464,667, as against £637,169 in the corre- 
sponding period of last year, and £697,592 in the first eight months 
of 1900. . : j : 


Gas-Driven Generators,—In the article on p. 442 of 
our last issue relating to a gas-driven set at the Cork Exhibition a 
Slight error occurred. The illustration shown was that of one 
of the Lancashire Dynamo and Motor Company's generators 
coupled to a Stockport gas engine. The particular set shown 
was snpplied to Messrs. Hodgson & Stead, the makers of 
weighing machinery, for the lighting and driving of their works. 
The Lancashire Company have made a speciality of direct-coupled 
gas engines sets, and are at the present time building a very large 
number, including four 250-H. P. generators for coupling to Crossley 
engines runniog at 160 revolutions per minute, for export to South 
America. They bave also secured the order for the whole of the 
motors for this particular job, there being in the aggregate 85 
motors averaging about 20 н.г. each. | 


Silver Medal.— The Horsfall Destructor Co., Ltd., 
of Leeds, at the Manchester Sanitary Institute Exhibition, were 
awarded the Institute's silver medal (the only award) for their 
improvements in refuse destructors. It may be remembered that 
the silver medal was awarded to the firm by the Sanitary Institute 
in 18:6, and the gold medal awarded at the Brussels Exhibition in 
1897. We have received from the Horsfall Company a circular 
sheet showing their ‘‘Loidis” patent forced draught furnace as 
fitted to 12 Lancashire boilers at a Merthyr colliery. 


Photo-Printing.— Messrs. Norton & Gregory, of West- 
minster Palace Gardens, S. W., have sent us a sample of their photo 
copies from tracings by their black line process on cloth. The 
special feature of this process, во far as we are concerned, is its 
admirable suitability for reproduction by photo-lithography or 
photo-zincography. Many of our contributors appear to be unaware 
of the fact that only in rare cases can ordinary blue prints—white 
lines on blue ground—be reproduced direct; the same is true of most 
of tbe purple-line and other similar processes, so that such prints 
have to be traced or gone over with ink or pencil, a tedious and 
expensive matter. The black line process, however, yields a print 
exactly like a drawing in black ink on a pure white ground; 
the work is done in a few hours, either on paper or on cloth as 
desired, and we can heartily recommend it. Besides this process, 
Messrs; Norton & Gregory employ the ordinary processes, do 
drawing office work of all kinds, and tupply paper and other 


materials. i 


Hands, Ltd.—Mr. W. Plender announces that, acting 
under the instructions of Mr. Thomas R. Ronald, general manager 
and secretary of the Law Guarantee and Trust Society, Limited, 
the- duly appointed agent for the trustees for the debenture holders 
in the above company, ho has taken possession of all the assets of 
the company, including stock aad book debts. Mr. Plender is 
' asking for statements of claims against the estate to be sent in to 
him. | | 
The directors of Messre. Hands, are, through their solicitors, also 
sendiog out a circular. They say that the above trustt сз have, for 
reasons the directors are unable to appreciate, and withcut formal 
notice, taken possession of the properties belougiug to the company, 
and, until their claim is satisfied, or matters are arranged with them, 
the claims of the trade creditors will have to stand aside, The 
directors, having regard to the financial pcsition of the company, 
Кате every reason to believe that all the creditors will be paid in 
full, but they deem it advisable to at once put the true state of 
affairs before you.” For this purpose a meeting has been convened 
for Tuesday next, September 23rd, at 3 o'clock, at Guildhall Tavern, 


Gresham Street, E.C. 


E. C. C. Scholarship.—In order to encourage the young 
emplóyés at their works in technical studies, and more especially in 
advanced courses of electrical engineering at the Borough Tech- 
піса! Schools, the directors of tbe Electrié Construction Co., Ltd., of 
Bushbury, Wolverbampton, have offered free scbolarships covering 
class fees for the 1903-4 session. 


Liquidation.—A petition for winding up the Electro. 
motion Corporation, Limited, is to be heard on O:tober 28th. 


Chain Grate Stokers.—Messrs. Babcock & Wilcox, 
Ltd., have jast secured from the Underground Electric Railways 
Company (of London) Limited, at Lots Road, Chelsea, an order for 
128 chain grate stokers which are to be used in connection withs¢ 
of their boilers recently sold to this company. This is the largest 
order for chain grate stokers that has ever been booked at one 
time. 


Engine Contracts,—Messra. Browett, Lindley. & Co., 
Ltd., have recently booked the following orders:—Two 450 brake 
engines for We-ton-super-Mare, to the order of tbe Elec- 
trical Power Distribution Co.; one 40-Kw. combined set to the order 
of the Patricroft Workhouse; two 300-н.р. engines for the London, 
Brighton and South Coast Railway, to the order of Meseri, Dick, 
Kerr & Co.; three 750 brake engines for the Birmingham and 
Midland Tramways, to the order of the Electrical Power Di;- 
tribution Co.; one 500 brake engine for tbe Bradford Colliery, to 
the order of Messrs. J H. Holmes & Co.; two 60 brake engines, to 
the order of Messrs. Crompton & Co., for abroad ; two 80 brake and 
one 45 brake engines to b» coupled to Mavor & Coulson dynamos, 
for Kingseat Asylum. 


Charge of Fraud.— The Falkirk police have apprehended 
an electrician named James Brown, alias William Taylor, on two 
charges of fraud said to have been perpetrated in the month of 
April, 1901. The accused is stated to have pretended to Mr. 
Laurie, electrical engineer, Falkirk, that he represented a Greenock 
firm who has the contract for the work at Dallatur House, Dallatur, 
which lies midway between Falkirk and Glasgow, and in this way 
he induced Mr Laurie to give him 64 electric lamps, eight light 
brass fittings, 11 holders, and a number of other electrical articles. 
Information of the frauds was circulated at the time by the Falkirk 
police, and they received a communication that Brown had be 
arrested at Newcastle-on-Tyne on similar charges. He tb 
received two sentences of 12 months’ imprisonment to run con 
currently. Оп his liberation the other day he was apprehended in 
connection with a number of Scottish charges, including the Falkirk 
frauds. Oa Wednesday last week he was judicially examined 
before the Sheriff and committed to prison pending further investi- 
gation. 


Rating of Electrical Works.—Great increases in the 
assessment of electrical works at Chelmsford have been made by 
the Union Assessment Committee, and will doubtless lead to 
appeals. The assessment of the Chelmsford portion of the arc 
works of Messrs. Crompton & Co., Limited, have been increased 
from £225 to £700, and the other portion, which is in Whittle 
Parish, from £600 to £2,190—a total increase of £2,065. The 
assessment of the Wireless Telegraph Company, Hall Street works, 
bas been increased from £89 to £186; and the electric light works 
and wires from £310 to £640. 


G.E.C. Football Club.—The General Electric Company's 
Football Club will be pleased to arrange dates with clubs of other 
electrical houses for fixtures for the coming season. Communics- 
tions sbould be addressed to Mr. H. Bowthorpe, hon. sec, 71, 
Queen Victoria Street, E.C. qu vt 


Fire.—The whole of the electric light plant at the Sana- 
torium for Consumptives at Nordrach-upon-Mendip, was destroyed 
by fire on Friday. i 


ELECTRIO LIGHT AND POWER NOTES. 


Aberdeen.—A serious breakdown occurred last week in 
the mains of the Corporation electricity system, affecting the light: 
ing of the whole of the city. The tramways were not affected. 


Ashford.—The U. D. C. is considering a proposition that 
application be made to the L.G.B. for sanction to borrow £15,009 
for electric lighting purposes. 


Auckland (N.Z.).—4 report on electrie lighting. and 
power for the Auckland Harbour Board by Mr. W. G. T. Good mau 
has been presented to the Board. Mr. Goodman states that elec- 
tricity ав a power for crane and capstan work is far more suitable 
thau hydraulic or steam power, and estimates the number of lamps 
required at 40 arc lamps and 737 incandescent lamps of 16 cp. He 
strongly recommends the direct current system, and submits two 
simple Systems. Taking all the circumstances iut» consideration, 
concludes the report, it would be cheaper for the Board to obtain 
the power either from the City Council, if the latter erect а generating 
station, or from the tramway company if it will undertake the 


supply. | 
(Continued on page 507.) 
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THE WOLVERHAMPTON EXHIBITION. 


(Continued from page 372.) 
THE Electric Construction Company, Limited, of Wolver- 
hampton, in addition to a large exhibit at their stand, show 
two generators in the “ power” department, both of which 
are coupled to engines by Messrs. Belliss & Morcom, Limited, 
of Birmingham. We understand that these were the first 
of the combined sets to be completed ready for steam. 

The larger set is shown in the following view; it is of 
the Electric Construction Company's standard multipolar 
type, shunt-wound, with a normal continuous output of 
500 KW., at from 450 to 520 volts, and is suitable for use 


double-acting, triple-expansion type, having three cylinders, 
high, intermediate, and low, working on cranks set at 120°. 
The cylinders are fitted with piston slide valves, and are 
designed to be self-draining. Oil is supplied to all bearings 
by means of a simple form of pump without valves or 
packing, at a pressure of 10 to 95 lbs. per 8q. in., through 
a specially arranged system of oil channels. The oil 
escaping from the bearings drains into the crank-pit, to be 
used over again. This system of forced lubrication was 
originated by Messrs. Belliss & Morcom in 1890, and they 
have since that time worked it out in all its details, with the 
most satisfactory results, The engine is typical of their 
latest triple-expansion design, of which a large number are 
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BELLISS & Morcom-E.C.C. STEAM Dynamo. 


either for lighting or traction. The field magnet coils and 
pole-pieces are of high permeability steel, the yoke being of 
selected cast-iron. The armature is of the slotted type, with 
drum barrel winding, consisting of interchangeable and renew- 
able former-wound coils. The conductors and end connections 
аге continuous, and without joints in any portion, except 
where connected to the commutator. The core is built up 
of finely laminated soft charcoal iron, and is provided with 
ample ventilation by means of specially constructed venti- 
lating ducts distributed over the armature. The commutator 
is of ample size, of hard drawn copper sections, the insula- 
tion used being specially selected mica. The machine is 
fitted with carbon brushes, and commutation is sparkless at 
all loads, with fixed brushes. 

The engine is of Messrs. Bellies & Morcom's W00-B.H.P. 
standard, and runs at a speed of 330 revolutions per minute, 
With a steam pressure of 170 lbe. рег sq. in. It is of the 


in hand and at work, including some 20 sets of 1,000 to 
1,200 B. H. P., and others of 1,500 and 2,250 n H.P., 

The smaller dynamo is of the Electric Construction Com- 
pany's compound and shunt-wound type, having an outpu 
of 250 KW., at 500 to 550 volts as a compound machine 
and 460 to 500 as shunt, and closely resembles the 500-Kw. 
machine mentioned above. It is driven by a double-acting 
triple-expansion engine, of Messrs, Belliss & Morcom's 
400-n.H.P. standard, running at a speed of 400 revolutions 
per minute, with the same pressure of steam. 

Both of these sets are of handsome appearance, and bear 
evidence of the best construction and workmanship. 

Messrs. Joseph Evans & Sons, of Wolverbampton, pro- 
vide a battery of feed pumps for eupplying the feed water 
to the main range of boilers. These are fixed in an exten- 
sion of the boiler house; they draw their water from a 


storage tank supplied from the Corporation mains. The 
F 
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steam pressure carried in the main boilers is 180 lbs. per sq. 
in. and the discharge water passes through a relief valve 
loaded to 200 lbs. per sq. in. pressure when not required in 
the boilers. 

There are three separate pumps, all of which are on the 
compound principle; two of these pumps are horizontal, and 
fitted with the firm's patent “ Cornish" system of com- 
pound steam cylinders, and double-acting outside-packed- 
ram pump ends. The steam cylinders are 9 in. and 16 in. 
diameter respectively, the rams being 7} in. diameter, all 
24 in. stroke. Each of these cwo pumps, at moderate speed, 
will deliver 8,000 gallons of feed water per hour, and either 
of them is capable of taking the maximum load duty that 
the boilers will be called upon to perform. They can be 
run as slowly as two piston feet per minute. 

The valves in the pump end are of the **double-beat " 
type. of gun-metal, with flat faces, and each pump is 
providel with a large air vessel and vacuum chamber : 
the working of these pumps is so smooth that, when 
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on a central shaft. Each pump ram has a crosshead!and 
slide arrangement, enabling the radial motion of thefbeam 
to accommodate itself, the actual travel of the slipper block, 
however, being very small; for a 12-in. stroke of. ram} it is 
about 1 in. only. 

The high pressure steam cylinder is placed over-one ram, 
and the low pressure cylinder over the other ; the steam valve 
motion is driven by means of a small crank on the end of 
the beam shaft, connected by means of a rod to!a‘small 
^ L,” lever, mounted on a suitable bracket. 

The latter lever, in its travel, moves a small? auxiliary 
valve working in the high pressure steam chest, and so admits 
steam to either end (as the case may be) of a piston working 
in a small supplementary cylinder. This piston is ‘attached 
by means of a suitable spindle to both the high pressure and 
low pressure slide valves, so that, when it is driven over by 
the steam, it reverses the slide valves of both steam cylinders 
simultaneously. The working speed of this pump can be 
regulated to a mere crawl. 


GALLOWaY-MaTRER & Pratt STEAM Dynamo. 


standing by, we could feel no vibration or noise of any 
kind. The steam cylinders are lagged with sheet steel 
secured with brass bands, giving a very neat and well 
finished appearance (see fig. on p. 505). Messrs. Evans 
and Sons have supplied à number of these pumps for boiler 
feeding at high pressures for electric lighting station work, 
where they bave been found to give excellent results. 

In addition to these two pumps Messrs. Evans & Sons 
provide an entirely new type of pump, namely, a vertical 
compound Beam” feed pump, having 6 in. diameter 
high' pressure and 10 in. diameter low pressure steam 
cylinders, and two 6-in. diameter single-acting rams, all 18 in. 
stroke. This pump is capable of delivering about 3,500 
gallons of water per hour, and is calculated to deal with the 
ordinary day load on the boilers. It is well known that the 
fly-wheei pump. with vertical single-acting rams, is one of the 
most efficient and reliable types of feed pump for moderate 
pressures of steam, and for regular work. Inthe * Beam " 
feed pump, illustrated on p. 505, the crank motion and fly -wheel 
aredispensed with, but the same general arrangement of steam 
cylinders and rams is maintained; the two sides, however, 
are coupled together by means of a steel beam oscillating 


Messrs, Evans & Sons also provide the whole of the pipes, 
valves and connections for the installation of these pumps, 
the arrangement being such that any pump may work inde- 
pendently of the others, or the whole of them simultaneously, 
if desired. 

Messrs. Galloways, Limited, of Knott Mill Iron Works, 
Manchester, have an electrical get in operation, consisting of 
one of their vertical compound two-crank high-speed engines 
in conjunction with a dynamo by Messrs. Mather & Platt, 
Limited. A view of this set is given above. 

The normal power of the engine is 300 H. P. when running 
at 380 revolutions per minute, and it is capable of dealing 
with overloads up to 30 per cent., according to the con- 
ditions of steam pressure and exhaust. The cylinders are 
15 and 24 in. in diameter respectively, and the stroke 10 in. 

The frame is well ribbed internally, fitted with large doors 
to give free access to the working parts, and is provided 
with a water cooling jacket in the top of the chamber to 
prevent heating of the frame and of the oil used for lubrica- 
tion. The cast-iron distance pieces between the frame and 
the cylinders form bored guides for the cross-heads, and аге 
fitted with a wiper gland on the piston rods to confine the 
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oil in the crank chamber, sufficient length being given to 
ensure that no portion of the piston rod subject to oil splash- 
ing enters the main packing. 

The cylinders are clothed with asbestos and felt, and 
lagged externally with planished steel. The covers are of 
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Ram Pour. (Messrs, J. Evans & Sons.) 


cast-iron, turned on the inner surfaces, and jointed to the 
cylinder flanges by ground metal-to-metal joints. The 
pistons are of conical form, machined all over, and have 
cast-iron rings sprung into grooves in the body; the high- 
pressure piston is of cast-iron, and the low pressure of forged 
steel. 

The distribution of steam is effected by piston valves 
fitted into liners in the cylindere, and worked by eccentrics. 
The high-pressure valve is double-ported to steam, and has 
ample openings even when cutting off early; it is a plain 
casting, and the renewal is a simple and inexpensive matter. 
The low-pressure valve is fitted with solid renewable rings. 

The forced lubrication system is automatic throughout, 
oilunder pressure being supplied to every bearing in the 
engine by means of a simple valveless tump fixed in the 
base. 

The governor is of the inertia throttling type, acting on 
balanced equilibrium valves, and ig adjustable for speed 
whilst running. 

A good idea of the general massive character of the engine 
Structure may be gathered from the following details :— 
Piston rods 3 in. diameter. Main bearing next fly-wheel 
64 in. diameter x 15 in. long. Two main bearings each 
6 in. diameter x 8 in. long. One end bearing 6 in. diameter 
x 10 in. long. 
Crank-pins 64 in. 
diameter x 9 in. 
long. Total weight 
of engine, 123 tons. 

Special plant has 
been put down 
recently at Messrs, 


Galloways, Knott p 

Mill works to ensure 2| um 

the highest class of ' LA. 

workmanship and "iom 

finish, every portion a P 
being madeto gauge 1 т 


or template, so that 
replacement, at any 
time is a simple 
matter. 

The Mather and 
Platt generator is 
designed for an out- 
put of 175 Kw. at a pressure of 500 volts when running at a 
speed of 380 revolutions per minute. The field magnets of 
the machine are of cast-steel, the poles and yoke being cast 
in one; the yoke is divided horizontally. The poles are 
shunt wound, and are fitted with an internal ring of cast- 
steel, designed to prevent sparking and obviate the necessity 
for moving the brushes with change of load. 


LN. танини 


ROTHESAY TRAMWAYS : 


The armature is built пр of anneded varaished wrought- 
iron plates, the outside «diameter of which is 30 in., and 


" BBAM" Pomp. (Меззвв. J. Evans & Sons.) 


their length parallel to the shaft, 15 in. In the periphery 
of the plates are 80 slote, in which are placed the conductors 
of high conductivity copper, insulated from each other and 
from the iron core. 

The commutator is composed of 320 bars of solid copper, 
insulated by mica and clamped together by massive steel end 
rings. 

After running for 10 hours on full load, the rise of 
temperature of any part of the machine is guaranteed not to 
exceed 70? F. The efficiency is very high, the losses only 
amounting to a total of 10 Kw., or less than 54 per cent. of 
the input to the dynamo. The ‘machine will stand an over- 
load of 25 per cent., and will work sparklessly under the 
most severe conditions of running. 

(To be continued.) 


THE ROTHESAY ELECTRIC TRAMWAYS. 


THE Rothesay Tramways Company successfully inaugurated 
the electrification of their tramway system on August 13th, 
when the current 


was switched on for 
— the first time by 
Provost Melntosh, 
in the presence of a 
large and interested 
company. Among 
those present were 
the Provost of 
Greenock,and repre- 
sentatives of all the 
local authorities, in- 
Ч cluding the Burgh 
"IIT | а= |. ы of Rothesay and 
T і the County Council. 
The guests, about 
100, were conveyed 
in the old horse 
cars from Rothesay 
Pier to the gene- 
rating station at 
Point-house, The power house adjoins the road, and is about 
14 miles from the Rothesay end. It occupies the site of 
the old stables. It is not yet quite complete, but when 
finished its equipment will be as follows. 
The boiler house, of corrugated iron, contains two Bab- 
cock & Wilcox latest type of boilers, each of 250 Н.Р. 
capacity, fitted with Vicars automatic stokers. The steam 
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presse is 160 lbs. per sq. in. Space has been left for 
another boiler for future extensione. A Green’s economiser 
is installed. Induced draught is resorted to, thereby reducing 


the height of the chimney, which is of steel, to about 60 ft. 


The engine room and battery room adjoining are of 
brick and corrugated iron. In the engine room there is 


RorHESAY TRAMWAYS: VIEW ON LINE. 


one McIntosh & Seymour horizontal tandem compound 
engine direct coupled to a Westinghouse generator of 
900 KW. capacity ; also two Browett-Lindley sets direct 
coupled to two English Electric Company (Dick, Kerr and 
Co.) generators, each of 150 Kw. capacity. The switchboard 
and booster are also placed in theengine room. The battery 
is of the Tudor Company's cells, and has a capacity of 300 
ampere- hours. | 

The car shed adjoins the power house, and has three lines 
of rails running into it. A fitting shop for repairs adjoins, 
and working pits have been left, so that all cars can be 
examined from below. | | А 

Great difficulty was encountered in building the power 
station and car sheds, owing to the very hard nature of the 
rock and the extraordinary amount of surface water 
encountered. This delayed the opening considerably, and as 
a result, all the enormous holiday traffic of July was lost. 

The old track was a single one, but in changing over the 
track has been doubled. Tbe gauge is 3 ft. 6 in. The 
rails weigh 94 Ibs. per yard; they were laid in 60-ft. lengths, 
and “Crown” bonds have been used throughout. The 
overhead wire is No. 0 S. W. G. The track is comparatively 
level, and runs slong the shore road for almost its entire 
length. As at present laid down between Rothesay and Port- 
Bannatyne, the distance is only 2 miles 670 yards, but powers 
have been obtained for extensions to Ettrick Bay and Kil- 
chaltan Bay, about 10 miles. 

The rolling stock equipment consists of 10 open cars, 
auitable for summer use,.as shown in one of the accompany- 
ing illustrations, while for winter use there are five cars of 
Dick, Kerr’s special type, one-half being closed in, the 
remainder being as in the photograph. All the car equip- 
ments are of tbe English Electric Company's manufacture, 
while the cars were also built at the Preston works. | 

'T'he contractors for the: whole of the system were Messrs. 
Dick, Kerr & Co. The consulting engineers were the British 
Electric Traction Company, Limited, who have a controlling 
interest in the Rothesay Tramway Company, Limited. 

The fare for the distance, 28 miles, is 2d., but there are 
1d. stages from e her end. 


The first horse car ran on this system in 1882. The 
traffic in 1890-1 was 414,000 passengers, while for 1901-2: 
it was 712,000 passengers. Negotiations for the electri- 
fication commenced in 1899, and provisional orders were 
obtained in 1900. The actual change has, occupied about 
six months. | 

For the accompanying photographs and much of the 
information upon which this article is based, we have pleasure 
in expressing our thanks to Mr. Frank B. Lea, of the British 
Electric Traction Company, whose connection with electric 
traction in this and other countries dates back to the time 
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VIEW OF Niagara NEw Ромен HOUusE. 


when the electric tramway industry was only just beginning 
to begin." Our thanks are also due to Mr. Thomson, 
secretary of the Rothesay Tramways Company. 
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THE NEW POWER HOUSE AT NIAGARA 


1 


By ORRIN E. DUNLAP. 


WrrHIN a few weeks the Niagata Falla Power Company will be 
supplying electric power from power house and wheel-pit No. 2. 
This power house is 560 ft. long by 70 ft. wide, and every part of the 
building is fire-proof. Metal laths are used, and hollow bricks are 
used in the pattitions. The roofing and slating of the structure are 
пев aa aac and the building of the superstructure is nearly 
finished. ; 
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;[NTEHIOR View OF NraAGARA New Power HOUSE. 


Tbe National Coatracting Company, which had the contract 
for the wheel pit work, has completed its ‘contract, and the 
work of clearing away the construction plant is under way. 
Mr. Walter McCulloh, resident:engineet of the National Contracting 
Company, is looking after this work, and of the plant, which was 
valued at $130,000, all but from $10,000 to $15,000 worth has been 
disposed of to various parties, The completion of this contract 
leaves the work iú the hands of the Niagara Falls Power Company 
and the contractors on the installation. Tue covered forebay at the 
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west side of the building is well advanced, and water has been let Caerphilly.—The D.C. has appointed Mr. R. H. Fletcher 
into it. This forebay is 40 ft. wide, and extends nearly the entire consulting electrical engineer to the Council in connection with 
length of the building. The racks of power house No 1 arc the proposal to apply for a prov. order for supplying the district 
uncovered, but the racks of power honse No, 2 are protected by this with electricity, 3 


In the inlet canal a dredge, with scows and a tug, a ee к : 
5 5 big coffer-dam that was built to aid in the Cardiff, — The Lighting and Electrical Committee 


work. : f £107,611 for extensions at the Roath power station: there 
ior of the building presents а wonderful saene of develop- o , 1 po ; 
t. AN etree parts of the 17 generators, switchboards and appears to be some friction between the Board and the B. of T 


' : » 555 t of £107,611, has been expended, and the demand for light and 
to fit in the place they are designed to occu y in this ou EIU › , ; 
5 plant, which à to develop 55,000 K P. of the force of Ower 18 increasing at such a rate, that the Committee will be in a 


In that if the L.G B. had their own way, it would be necessary to erect 

. a third station, which would be & waste of money. They objccted 

5 5 1 * ET x to the expenditure upon the continuous-current supply, on account 

A P wheels Nos. 11, 12 and 13 are set, and the shaft of No. 11 of the plant having been put down at the power station. He sug- 

hiner Se The turbines that are being installed were designed by gested that the Tramway Committee should obtain the sanction of 
Bacher ‚ Wyss & Co., of Zurich, Switzerland, and built by the I. P. the B. of T., and sell the energy to the Lighting Committee. 

Morris Company. The governors were also designed by Escher, Colne.—The new electricity station in Philip Lane is to 

Wyss & Co., and are being built by А, Falkenau, of Philadelphia. be opened on Thursday next, September 25th. Mr. Councillor 

The General Electric Company bas commenced the erection of the Hewitt, chairman of the Electricity Committee, will perform the 


to those now in operation in power house No, 1 They will я . А 
үтү field i pe and та the nickel steel revolving Colwy n Bay The D.C. has decided to obtain sanction 
magnet ring, but the iron bridge over the machine will be omitted, to borrow £2,500 for the extension of the electric light system. 

a fact made possible by placing the collector rings at the bottom Coventry.—The E.L. Committee has ordered two addi- 


instead of at the top of. the dynamo shaft. The regulation of the tional Bennis stokers to be fitted to the old boil ; 
| i і ers, the two now in 
machines in station No. 2 will be much closer than on those in use having proved successful. Two tenders have been acce for 


pted 
station No. 1. | 
Last winter the immense quantitiesof ice in the river in front of M supply of motors, and a scale of charges fixed for the hire of 


the inlet canal gave considerable trouble, owing to the shallowness | 

of the channel, 4 dredge is now at work out in the river in front Dorchester. — The T. O. on September 9th decided to 

of the canal deepening the channel in order tbat there may bea send two of its members to other towns to oollect information on 
è 2 2 2 0 2 2 


in the inlet caual, which will be greatly increased in speed by the D orking.— Th e U. D. C. has decided to apply for & loan 


i 463-ft. 8 in. long, 184 ft. wide and 178} ft. deep. of £20,000, the amount estimated аз necessary for Fdmundeon's 
The 9 will work under Py к! of 145 ft., and will be of the Electricity Corporation, Limited, to carry out the electric lighting 


The work on the new development, has been in progress con- Dumfries, —At а meeting of the T.C. on Thursday last 
siderably over a year. To a degree, the labourers пате NOW. Week ikw reported by the Electric Lighting Committee that they 
Зн place to the eres ed ir fg rie d 5 had forwarded to Prof. Capper copies of the letters which, since the 

companies. е son icati i ic lighti 
ae dition ja being built. William 4. ken ri dge, iie dent publication of his report upon the electric lighting of the borgh, 
engineer of the Niagara Falls Power Company, is in charge o requesting the Professor to farnish such a reply as he may be pre- 
the work. The expectation is that power from the first wheel and dto make upon the criticisms referred to, Th l d 
generator will be available about October Ist, jm po riticisms re ey also aske 


motive power, The Committee's action Was approved of, and 
C notice was given of a motion for the next meeting that the Electric 
ö . Light Committee be inttructed to ask for offers for the electric 

lighting prov. order for both lighting and traction, & 


ELECTRIC LIGHT AND POWER NOTES. Eton,— Mr. E. D. Denton has submitted to the U.D.C. a 
- report on the advisability of epi de electrical power at the Sew 

Works. The Windsor Electrical Iustallation Company had offered 

(Continued from page 502.) to provide plant free and carry out a six months’ test at a charge of 


Abersychan.—The Council has resolved to take imme- же, pl te adept T oM 3 tb th 290 p 
obtai der from the B. of T. for electric scheme is adopted, н: at by the adoption o 
тк ш to obtain a prov. or electricity there would be an estimated annual saving of £99 5s, 
| Edmonton.—The U.D.C. last week resolved to invite 
Ashton-under-Ly ne.—On the recommendation of the three electrical engineera to submit reports and estimates of the 
ectricity Committee, the Т.С. has fixed the charge for energy to cost of schemes for carrying out the electric lighting order of the 
the Corporation tramways at 14d. per unit. It is reported that Council, and an estimate of the annual expenses and revenue ; also 
during August, by the utilisation of the destructor aud new con- that the North Metropolitan Elcctric Power Supply Co. and other 


denser, the consumption of coal at the electricity works was reduced firms be invited to submit their terms—(1) for supplying electrical 

from 120 to-80 tons. energy in bulk; and (2) for supply and distribution complete for 
n- f the burgh electrical engineer all purposes. | 

1 4.7. ihe annual report of the burgh electrical engi Falhitk.—The T.C. has dccided to introduce the electric 


units, giving a revenue of £2,147 ; and for traction 137,105 units, & supply of electric light at the motor rate. | 
yieldiug а revenue of £827. The total revenue was £6,973, and the The E.L. Committee Eas been empowered to borrow £10,000 on 
expenditure was £4,483. The surplus balance of £2,490 was £756 short loan for the electric light scheme, in order to allow it time 
short of meeting the payments to interest and sinking fund. The to fix à permanent loan. 
aebi expended on the works to date was £78,999, an inereate Farnham (Surrey).—The U.D.C. has Tejected the 
uring the year of £22,841, proposed scheme of electric lighting, for carrying out which Mesars, 
Bexhill.—The U. D.C. has resolved that additional Edmundson' offered generous terms. ; | 
азе 75755 e station be designed to bold engires Hampton Wick.—Meossrs. Christian & Phipps, Limited, 
an ers or 3,300 kw. Ro 6 ; ' | ic li 


Brighton. —The E.L. Committee of the T.C. has asked consent to the application unless a prov. order is obtained. 
the Portalade, Southwick and Shoreham Urban Councils if they are 


vite that (he Corporation should supply electricity within their Hythe (Kent).—The T.C. has entered into an sgrce- 
tri te, and if 80, whether they would support the Corpo:ation ment with the Folkestone Electricity Supply Co. for the installa- 
in an application for the necessary powers. tion of electric light in the town. 
Bristol. —O wing to the unsatisfactory nature cf а Kilmarnock.—The T.C. has agreed to ask Prof. Ken- 


Canvass of the district, and the large capital outlay needed, the nedy to furnish a report as to the best methcd of supplying the 
Electricity Committee of the T.C. has decided not to extend the burgh with electric power for lighting and traction. 


MON Е 2 NE | Kirkby Stephen.— The installation of e'cctric power 

Broughty.—The e'ectric light was turned on to the for the lighting of the station and s:dings of the North-Eastern 
Public lamps on We Inesday last week. The formal inauguration Railway Company at Kirkby Stephen is now completed, and the 
Will take place on 24th inst., after which dato customers will be new power, which is derived from а waterfall] on ths Hiver Eden, was 


enabled to take advantage of the 1 ew illuminant. i2troduced for the first time on Friday last. All th? station build- 
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ings, locomotive worksboys and sheds, signal cabins and posts are 
supplied with the electric light: In course of time, it is stated, the 
electrical plant will, in conjunction with pneumatic power, be 
utilised for working the railway signals and points in the Kirkby 
Stephen marsballing yard. The intake is protected by cast-iron 
strainers carried on kteel girders conereted into the rock. A sluice 
valve is fixed at the head of the pipe line, fitted with an extended 
hand gear, so that the sluice may be manipulated from a. point on 
the bank. The pipes are of riveted steel, 21 in. diameter, bolted 
to the rock face, and where neccesary supported on masonry arches 
and piers. The turbine has an output of 20 H.P. on & fall of 22 ft. 
‘From the switchboard the current is conveyed through aerial 
cables to the battery house, situated about a quarter of a mile away 
in a building close to the station premires. The battery consists of 
56 cells, and has a capacity of 110 amperes for six hours. The 
existing gas signal lanterns have been adapted for the electric lgbt. 
The signal lamps are all 8 C.P., and are found to give a much superior 
light to the o'd gas lights. Tbe platforms and gangways of the 
station proper are lit up by 32-c.P. lamps in watertight fittings. 
A luggage hoist worked by an electric motor is being erected 
capable of raising а lcad of 1 ton from the platform level to the 
road level in 15 eeconds. The sidings, cattle mounts and. loco- 
motive coaling platforms are lit by means of arc lamps. The fitting 
shop is driven by means of an 3-H P. electric motor. This motor 
has been ғо designed and connected that, should the water-power 
plant fail through any cause. it can be driven by the steam engine 
which formerly drove tbe fitting sbop, and, acting as a dynamo, 
supply the necessary current for the installation until the main 
supply is again in order. This interesting work has been designed 
and carried out by Mr. V. L. Raven, of the North-Eastern Railway 
Company, and Mr. Gilbert Gilkes, of Kendal. Mr. J. W. 
Btrougbair, of the North-Eastern Railway locomotive department, 
superintended the work. 


Leatherhead.—The local electric lighting company has 
informed the U.D.C. that it is now prepared to supply the Conncil 
with energy. 

leck. An inquiry into the U.D.C.’s application for a 
loan of £10,061 for electric light purposes was held on Friday; 
there was no opposition. | 


London.—An explosion from an electric cable occurred 
last week in Panton Street, Haymarket, blowing up the pavement 
in front of the Comedy Theatre. It was followed by flames, which 
scorched the front of the theatre and adjoining premises. The fire 
was extinguished with difficulty. A man who was passing when the 
explosion occurred was badly injured and had to be taken to 
hospital. The cables which caught fire were tbose of the Charing 
Cross and Strand Electricity Corporation, and the explosion involved 
no fewer than six distributing boxes. С 


J Midsomer-Norton.—The U.D.C. has decided to take 
no further steps at present with regard to electric lighting. 


Neweastle,—The Tramways Committee has decided to 
reduce the charge for lighting the electric lamps in the city from 
£18 per lamp per year to £15 10s, as it has been proved that the 
latter sum is sufficient to cover all costs. 


Northfleet.—The Kent Electric Power Syndicate and 
the Gravesend Corporation are proposing to supply electricity to 
the U.D.C. TE 

Portsmouth.—The T.C. has adopted a recommendation 
of the E.L. Committee to erect a workshop at the electric ligbti 
station, at an estimated cost of £1,250, which sum it is propose 
shall be provided out of the surplus arising on Jast year's working, 
estimated at about £4,000. n | 


Prestwich.—The В. of T. has deferred the consideration 
of the revocation of the electric lighting order for one year from 
August 20th, 1902. Jd QE 


Romford.—An offer by the United Electric Light“ and 
Power Ccmpany to construct electricity supply works at Romford 


is under consideration by the U. D. C., which has a prov. order fer. 


the supply of electricity in the district. The Council contemplates 
seeking further advice frem Mr. W. C. C. Hawtayne. E 


Scunthorpe.—The U.D.C. has decided to apply to the 
B. of T. for a prov. electric lighting order. | 

Sheffield.—The E.L. Committee has passed a resolution 
requesting the Parliamentary Committee to include the following 
provisions in the next Bill to be promoted by the Corporation, viz., 
То authorite the Corporation to purchase electric motors forthe 
purpose of letting the same out on hire. 
tion to expend moneys for patting in installations of electric light 


power to portpone the payment of contributions to the sinking 
fund in respect of all capital expenditure on the new power station 


the Corporation manufactures all kinds of accessories in its own 
workshops, including transformers, &c.; now it is preparing- to 
actively compete with ita own ratepayers in installation work, using 
those ratepayers’ cash and credit for the purpote. 
British public awake and realise what it is doing ? 


Stonehouse.— The Devonport T.C. has decided: to oppose 
an application of the Provincial Electric Supply and ‘Traction 
Company to the B. of T. for а prov. order authorising the supply of 

lectricity in Stonehouse. poe 


‘lighting tbe town with electricity. 
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Stonehaven. The T. C. is considering a scheme for 
Sunderland. Mr. J. F. С. Snell, borough electrical 
engineer, bas just issued a lengthy report on the question of supply- 
ing electrical energy for the driving of motors in the local ship- 
ards. The matter arose from the application of the North. 
Eastern Marine Engineering Company, Limited, to be supplied 
with energy on terms which were much below the usual prices. 
Tbe company, our Sunderland correspondent was given to uoder- 
stand, pointed ont that on the Tyne, wbere it had another engine 
works, it could get energy at a very much cheaper rate than on 
the Wear, and the committee was apprehensive that unless it 
took some steps to meet the demand tbat was in this way fore 
shadowed, it might find ultimately that it bad lost a valuable 
source of revenue. It at once considered the subject, and the 
report referred to above is the practical outcome. | 
The report commences by stating that now is the time for the 
committee to offer manufacturers electrical energy on such terms a8 
will render it unprofitable for them to instal their own plant, and 
Mr. Snell considers it to be of the utmoet importance that the 
Corporation should make it possible to supply thie power. He then 
oints out the value of the shipyard supply, as it would enable the 
oad factor to be very considerably raised, which would materially 
reduce the proportionate cost per unit. Mr, Snell has ascertained 
that the cost to a shipyard providing its own energy varies from 
1d. to 144. per unit according to the nature and size of the output. 
In order to supply these customers they must be prepared to supply 
at about the above-mentioned prices; this can be done safely and 
without unfairness to other classes of consumers, aud unless this 
class of power consumer can be obtained, the minimum charges to 
all classes can never be reached. For instance, the tramways 
department, which now pays Qd. per unit, would be able.to look 
forward to a price only a little higher {дап that proposed to be 
charged to the shipyards provided they could obtain this power 
load. He proposes a scale of charges ranging from 25d. per unit 
for the first 500 units per quarter to 144. for all energy: beyond 
100,000 units per quarter. 2E Er 
Owing to the extended radius of supply, and the ultimate pro- 
bability of a still greater area, he advises that the system of trans- 
mission in future shall be by three-phase high-pressure currents 
generated at 5,500 volts, at a frequency of 50 cycles per second. 
The current so generated at Hylton Road station would be trant 
mitted by high-pressure cables to certain sub-stations, at which 
there would be located motors driving low-pressure D.C. generators 
at the same pressure as the present general supply. | 
After dealing with the necessary alterations to the present 
generating stations, Mr. Snell submits the following estimate for 
carrying out the complete scheme :— : oot 


Two 900-kw. three-phase generators Nos. 4 and 5; two . 
700-K w. three-phase steam generators, No. 6 and 7; 
three Lancasbire boilers, No. 6, 7 and 8, economiser 
No. 2, induced draught fans, pumps, high-pressure 
awitchbosrd, cable connections, &.; foundations, 


` boiler seat ings, &. T E Aw ; £27,920 
Monkwearmouth Sub- Station.—T'«o-975-kw. motor-gene- 
tors; battery, switchboards, land and building T" 7,975 
South Docks Sub-Station.—Two 250-K W., and one 500-K W. 
motor - generators, switchboards and building 6,820 
Hendon Sub · Station.— Two 250. K W. motor - generators; ET 
switchboards, land and buildings s E a 5,170 
Pallion Sub-Station.— Two 250-KW. motor-generators with 
. gwitchboards and buildings —— ... ees begs c iuge i 4,455 
High-Pressure Transmission Mains.—Stoneware casings | 
and road. work, £11,272; three-core cables, 46, 748; КТЕ. 
telephone cables, £288. .... е. га -" is 18,308 
ae ID x OL: : — 
| | Total n . £70,648 


As the first requirements would be at South Docks and at Monk- 
wearmouth, it would only be necessary at onoe to ins 
following plant :— 

‘Hylton Road Station.—One 700-Kw. steam three-phase — 
generator, two 300-KW. three-phase gencrators, one 
- Lancashire boiler, one induced draught fan, high- 


pressure switchboard and cable connections ... ien £11,000 
South Docks Sub-Station.—Two 950-x w. motor-generatore, 
" awitchboards, buildings and cables : о — 9,806 
Monkwearmouth | Sub-Station.—Two motor-generators, | 
gwitchboards,. buildings and cables i i 9,535 
` Total T £30,335 


Mr. Snell appends an estimate for 1903-4. The plant installed is 
put down at 4,000 Kw., and the total capital expenditare £240,008 


A meeting of the Council was held on Wednesday last to decide 


1 
the matter. Mr. Bnell's report was adopted, and the Counc 
3 fo carry out the scheme and to borrow 


“£74,000, .It was stated that practically every shipyard and eng! 
neering works in the borough was considering M 
tric power: one shipyard had already undertaken to consume 
600,000 unite, and another one 220,000 units per annum. 


X Sunnin istri ric Supply 

Sunninghill.—The Ascot and District Electric 
е notified the P.C. of its intention to apply for? 
prov. order to supply the district. 


| 


е V. , 
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. ‘Swindon.—The T. O. has adopted a scheme for the wiring 
of consumers’ premises, and has decided’ to invite: tenders from 
wiring contractors. ` ; | MEE S b ue \ 
` Taunton.—The T.C. has entered into an agreement with 
ihe National Free Wiring Company whereby tbe Corporation. will 
y 11 per cent. per annum on the cost of unpurchased installations, 
which at present stand at £2,119 1s. 10d, in lien of the present 
charge of 1d. per unit, with a minimum of 1s. per annum for each 
8-c.P. lamp installed. This will make an annual payment’ of £23? 
дв, to the company, or 1374. per unit. The amounts payable to the 
company in 1900 and 1901 were £245 18s. 2d. and £255 153. 4d. 
respectively, and the company's claim in respect of these years will 
be settled on the same baris. CD CM | 
. Trowbridge.—The Somerset and District Electric 
Power Byndicate has informed the U D.C. of its intehticn to apply 
for powers to supply within the Council's area. The Electricity 
Committee is considering the matter. 
с Wakefield.—The City Council has resolved to apply to 
the L. G. B. fora loan of £15,000 for electric lighting purposes. 


deco 


will be given from the Weybridge electricity works. 


Whitehaven.— The T.C. has instructed the electrical 
engineer, Mr. P. J. Watt, to prepare a report upon the charges for 
energy with a view toa reduction being made. At the meetiog of 
the Т.С. cn Septemter 10th, Mr. Watt was complimented oh 
the completion, without mishap, of the  changing-over to 
thee higher voltage. The large works at William Pit are to 
be tupplied with energy at 2d. per unit as an experiment. Some 
of the electric light maine, which were laid in open tiles or bricks, 
instead of sotid bitumen, have been found to be saturated with 
coal gas, necessitating relaying. The Corporation is' considering the 
question of the liability cf the gas company in the matter. 
Wigan.—A L. G. B. inquiry was held last week re the 
Council's application for sanction to borrow £10,C00 for electricity 
supply purposes. Two previous tanctions to borrow money bad 
been obtained, which made a totalof £101,600, out of which tbe 
Corporation bas expended £88,668. There was no opporition to 
the application. 


Wilmslow.—As the Council’s prov. order is to be 
revoked if action is not taken before January Ist next, the U.D.C. 
has decided to establish electricity works itself. The Alderley and 
Wilmslow Electric Supply, Limited, had given notice of its inten- 
tion to apply for a prov. order. | 3 


Wimbledon. —A L. G. B. inquiry has been held into the 
Council's application for leave to borrow £8,000 for electric ligh 
purposes. | | : 

Wishaw.— Having received proposals from two com- 
panies to bear the whole expenses of a prov. order, and to supply 


. public and private lighting in the burgh, the Council- resolved 


that the offer of the Clyde Valley Electrical Power Company be 
accepted, on condition that the Gas Committee could arrange an 


-agreement with it. | 


Antwerp.—The  long-promised electric tramcars at 
Antwerp, the result of the decision of the Municipal Council taken 
about two years ago, have at last made their appearance on the 
boulevards. | | Е 


Antwerp—Brussels,— The concession— iti principle—of 
the Antwerp— Brussels electric railway has been ted to Messrs. 
Enipain Frères. The details of the project remain only to be 
definitely arranged, aud these are at present under discussion 
between the concessionnaires and the Belgian Railway Department. 
The trail of the line bas already been decided upon. The central 
power station will be situated at Malinee, which is exactly mid-way 
between Brussels and Antwerp. There will be no level-crossings. 
To commence with, 12 motor cars will be utilised, and the entire 
project is estimated to cost about 50 million francs (£2,000,000). 
Mesars. Empain, we understand, are simply asking a 24 per cent. 
guarantee from the State, and on this basis are prepared to con- 
struct and equip the line completely. a rlw 

Ashton-under-Lyne.—T.C. has decided to retain Mr. 
Appelbee, the borough electrical engineer, as consulting electrical 
tramways engineer... | | | ЕУ 

Birkdale.—The electric trams have been such a great 
success in Birkdale and are in such great request that petitions 
haye- been sent to the Council and the B. E. T. Co. for further 
extensione. i ` | | 


. Bradford.—At a mass meeting of Bradford tramway 


· employ és held last Sunday morning, at which 500 men were pre- 


sent, it was unanimously. decided that unless the Tramways Cem- 
mittee of the Corporation give a satisfactory reply to certain 
demands before the 24th inst, a ballot shall be taken on the ques: 


tion of а strike. The men demand a week of 60 hours tó bé worked 
in six days, split turns to be abolished, spare men to receive 2s. for 
turning up for duty if not required, stooling to be abolished, pro- 
motion:to be by seniority and merit, eight hours’ rest between full 
day's work, 30 minutes to be allowed before taking a car out in the 
morning and 15 minutes after arrival at the depót, at night, present 
system of checking to be abolished, and, as far as possible, all men 
to be attached to the depót nearest their homes. The men claim 
that they have taken every possible means towards кп amicable 
settlement, and that they have not bzen treated with proper 
courtesy in return. m : 


Brighton.—A scheme for the construction of three lines 
of electric tramways from the junction of Buckingham Place and 
Dyke Road to the borough boundary at a cost £20,771, from th¢ 
fame junction to the ргороғей Hove line in Goldsmid Road, at a 
cost of £2,532, and from the junction in Victoria Gardens to the 
junction in Goldsmid Road, at a cost of £13,853, has been prepared 
by the Tramways Committee of the T.C. It is recommended that a 
Bill should be prepared to confer powers to construct and work the 
lines and carry into effect any agreement which may be come. to 
with Hove in connection with the scheme, 


Bromley (Kent).—The B. E. T. Co. has asked the 
U. D. C. to allow it to submit a plan for connecting the town with 
Penge by means of electric trame. i “шш 


Cardiff.— It is calculated officially that for the remainder 
of the municipal year the profits on the tramways will not only pay 
all charges, but leave a talance of nearly £3,000 for depreciation. 
The Electric Lighting Committee's accounts show a net profit of 
£1,121 15s. 2d, | | 


Dakinfield.—The Stalybridge, Hyde, Mossley. and 
Dukinfield Tramways and Electricity Board hes decided to extend 
the tramways at Dukinfield so as to join the Ashton-under-Lyne 
service, and nof to at present proceed with the tramway and lighting 
scheme for Mottram-in-Longdencale. ji 


Dudley.—The T.C. last week adopted the resolution of a 
committee of the whole Council agreeing as to the expediency of 
purcbasing the whole of the tramways within the borough under 
conditions tet forth in agreements with the Dudley and Stourbridge 
Tramway Company and tbe British Electric Traction Company. ^ 


Exeter.—The City Council is asking the D. of T.’s 
consent to the serving of notice upon the present horte tramway 
company, of intention to purchase the undertaking prior to the 
initiation of the Council's propoted electrical system. ' 


Folkestone.— The T.C. has decided to put in force the 
powers conferred проп the Coporation by the Folkestone Corpora- 
tion Tramways Order, 1901. | 


Halifax.—The Corporation Tramways Committee bas 
recommended the T.C. to extend the electric tramways from Stump 
Cross to Hipperholme at a cost of £8,365 12s. 6d., and from Balter- 
hebble to West Vale, at a cost of £3,253. : 


Handsworth.—The U.D.C. has consented to the use of 
cable traction by the City of Birmingham Tramways Gompany 
for another six montha, pending the completion of the electric 
tramways. | | ° EDEN 


Hove.—At a special meeting of the Т.С. on Monday, it 
was decided by 16 votes to 14 not to proceed with the proposed 
electric tramway route in Waterloo Street. о 


Keighley.— Negotiations are well advanced between Mr, 
R. C. Quinn and the authorities of Shipley, Keighley and Bingley 
for the construction of а tramway by Mr. Quinn torun from Shipley 
to Keighley in continuation ofthe Bradford to Shipley line. 


"© Liverpool, —The chairman of the Tramways Committee, 
Mr. 8. W. Higginbottom, M P., the deputy chairman, Mr. Alderman 
F. Smith, and Councillor E. L. Lloyd, have been appointed & sub- 
committée to consider tbe question of the carriage of merchan- 
dise over the tramway system; to confer with the Mersey Docks 
and Harbour Board ; and to take the necessary stéps to enable them 
to report fully on the subject. | "I 
Thuty new. cars for tne electric tramways are being fitted with 
tLe new cover designed by Mr. C. R. Bellamy and his staff for the 
protection of outside passengers. а 


London te Dover.— Messrs, Norman & Stigant, solicitora, 
have written to the Rochester T.C. informing them that the promoters 
of the mono-railway had decided to select the route from London to 
Dover, through Rochester and Chatham, in preference to other 
routes if they could be assured of the cordial and active support of 
Rochester and Chatham authorities and the U.D.O. of Gillingham 
in their Bill in the ensuing session of Parliament. It was resolved 
that in the evert of the line being brought throngh Rochester and 
Chathain, with a station in the district, the Corporation generally 
approved of the project. It was also resolved that a committee 
should шесе the Cbatbam Corporation to confer as tu tbe matter. 
Since then tbe two bodies have met and considered the ргороғаі, 
and the Chatham Corporation is also in favour ut vuc scheme. 


Middleton.—The T.C. have decided to reduce the price 
for electricity for power and for lighting from 24d. to 2d. per unit. 
It was reported that the trama being laid on the Manchester New 
Road from Blackley by the Manchester Corporation would shortly 
te ccmpleted. Delay has been occasioned vy the telegraph wires 
deing in the way of the tramway poles, but this, it was stated, was 
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shortly to be overcome, the Manchester Corporation having con- 
sented to pav for the raising of the poles on the route. The rails 
have been laid to the Middleton railway station, and as soon as the 
poles are erected the cars can. commence running, the power being 
obtained from the Middleton electricity worka. 


Oldbam.— Record traffic was done by the trams during 


the annual holidays. Three new routes have been opened after 


inspection by Major Druitt, R.E., of the B. of T. 


Portsmouth.—The T.C. has authorised the Tramways 
Committee to proceed with the erection of workshops at North End at 
a cost of £7,946, and also with the erection of offices, mess room and 
recreation room, at au estimated cost of £1,350. In the original 
estimate, allowing for a deduction which was made by the Board of 
Trade, a sum of £5,000 was included for the erection of the work- 
shops, and the Committee, therefore, recommended that application 
be made to the Board of Trade for sanction to borrow £4,296, being 
the difference between the estimated amounts above stated, and the 
sum of £5,000, included in the original estimáte.  Tbis recom- 
mendation was also adopted. | 


Ramebottom.— The U.D.C. has decided to engage Mr. 
Chattwood, electrical engineer, to formulate a scheme for a system 
of tramways from Holcombe Brook to Edenfield, through the centre 
of the town, at a fee of £250. 


Rawdon.—The D.C. is in negotiation with persons who 
wish to obtain a provisional order to run a tramway through the 
district, linking it up to a Leeds line. f 


Richmond.— Colonel Von Donop on 12th inst. held a 
Board of Trade inspection of the extension of the L. U. Tramways 
system from Twickenham to Richmond. 


South Shields.—The B. E. T. Co. has informed the 
Harton Parish Council that powers are to be applied for to 
lay down tramways from Whitburn, through Cleadon, Harton and 
South Shields to а terminus adjacent to the starting point of the 
Dre South and North Shields Tube. The Council has decided 

give consent and support. | 


Spain.—An electrically-operated cable ropeway is being 
established between the Celra iron-ore mines of the station at Celra, 
on the Madrid, Zaragoza and Alicante Railway. ; 


Steyning West.—For some time the R.D.C. has been in 
negotiation with the B.E.T. Co. with reference to the provision of 
electric trams for the district. Wben the draft agreement was 
received on September 11th, it was pointed out that it was in the 
name of the Shoreham Tramway Company, and objection was taken 
on the ground that there would be no guarantee that the B E.T. Co. 


would be re-ponsible if the line were not opened within the stipu- — 


lated period of three years. It was decided to go into the matter 
fally a fortnight hence. 


Sweden.—If the Swedish Chambers adopt the Bill that 
is about to be presented tothem fcr the appropriation of the various 
waterfalls of consequence in the kingdom for the production of 
electric, energy, Sweden will be the first country to transform ateam 
traction on its railways generally into electric haulage. The neces- 
sity of importing large quantities of coal on the one hand, and the 
plethora of water power on the other, and the consequent national 
economy that would result from utilising it, leave little doubt that 
the Bill will be favourably received by Parliament. Only falls of 
1,500 н.р. would be utilised, and with the exception of the power- 
ful Harsproenget Falls (situated at 50 kilometres from the railway) 
all the ctbers are in close proximity to the different main lines, 
and could be most economically employed. The different sections 
of the north-east lines would at first be transformed. The Stvolien 
and Bracke linc would afterwards be taken in hand, and then the 
Norrlaud Railway. The industrial section from Gellivara to Ofoten 
would next be transformed, and, finally, the State lines in the 
south-west. 


Sydney. (N.S.W.).—In connection with the proposed 
conversion of the steam trams to electric traction, the Railway 
Commissioners some time ago made inquiries with a view to the 

ible introduction of the double trolley wire system on the 
Sydney апа suburban lines. The inquiry was prompted by the fact 
that the present system of bouding the rails to provide a sufficiently 
conductive return was proving a somewhat costly operation, 
not only with regard to initial outlay, but also in the matter of up- 
keep. The most competent officers in the Government Electrical 
Department went thoroughly into the question, and also made an 
inspection of the working of the double trolley system on the Lady 
Robinson's Beach line. The result of the inquiries made is a report 
in favour of continuing the present single trolley wire system, and 
although a few new lines have already been laid down in anticipa- 
tion of the introduction of the double trolley system, they will now 
be bonded in the usual way. Generally speaking, it was considered 
by the authorities that the trunked nature of the lines in and 
around Sydney necessitated the use of such a vast number of joints 
or ''frogs" for the overhead wires, that the doubling of these con- 
nections would inevitably lead to confusion, dangerous working, 
and a possibility of cars being continually thrown out of circuit, 
y if any great speed were maintained. As it is, even with 

the single trolley wire system, there is already a sufficiently camber- 
some network of overhead wires at the “railway gates," and the 
number of frog connections will be considerably added to by the 
introduction of the altered suburban system at the new central rail- 


way station, where a complicated system of points has necessarily to 
DC M E 


be laid down.— Sydney Daily Telegraph. 


Corean Lines 55 


Portsmouth Telephones.—Mr. Bennett, the engineer" 


Valtellina Railway.—Messrs. Ganz & Co., of Buda- 
Pesth, write informiog tts that the traffic on the Sondrio-Colic» 
Chiavenna line of the electric main railway which they have built 
in Upper Italy, was opened on the 4th inst, and that sincs that 
time the regular express messenger aud freigbt traffic on that line 
has been carried on without the least hitch. There are abont 30 
trains run per day. The electric working of the Lecco-Colico 
section of this railway will be opened ín a few days. 


Withington.—The B. of T. has approved of the system 
of electric traction proposed to be adopted for the tram ways. 

The U D C. on September 11th received from Mr. T. 8. Turnbull 
an intimation that he had been instructed to apply to Parliament 
for powers to construct and equip an electric tramway connecting 
the present terminus at Stretford with Altrincham, Sale and 
Withington, provided the approval and support of the authorities 
interested was secured. The Tramways Committee was requested 
to interview Mr. Turnbull on the matter. 


Wolverhampton.—The Lorain Co. have admitted their 
liability for the loss of a horse killed on the tram lines soon after 
their opening. At tbe meeting of the Town Council last week the 
Finance Committee recommended, noder thé head of “ Tramway 
revenue account (electric traction),” the payment of £40 comperiea. 
tion to Mr. J. Gibbons, and £10 10s. solicitor’s costs, respecting Mr. 
Gibbons's claim for the horse killed on the tram line in Pipers Row. 
Alderman Lewis, on the recommendation being presented, said he 
hoped the Council would note that the Lorain Company would m 
the money, and that they thereby admitted their liability. The 
recommendation was adopted. The new single line to the Dog and 
Gun from Newbridge was inspected on Wednesday last week by 
Colonel Von Donop on behalf of the Board of the Trade, iu presence 
of members of the Town Council and representatives of the 
Tettenball Urban District Council, through whose district thedine 
passes. An experimental car accomplished several journeys along 
the section during the early part of the morning. "This, as well as 
the car containing tbe inspector, climbed the Tettenhall Rock 
incline and rounded the points with smoothness, and the descent 
was made with equal success. As a result of the inspection, the line 
was opened for traffic on Saturday ; and it has since been very well 
patronised. A 10 minutes’ service is being ran. 


‘TELEGRAPH AND TELEPHONE NOTES 


Brighton Telephones.— The Telephones Committee has 
received from Mr Bennett a revised estimate for the construction 
of tbe proposed municipal telephone system, exclading from tho 
scheme the cost of all works in Hove. The Committee recommends 
x application for a loan of £42,000 instead of £45,000 previously 

ed for. 


London— Brussels Telephone.—The Brussels corre- 
spondent of the раш Chronicle reports that the new London— 
Brussels telephdhe will most likely be inaugurated in the month of 
November. The laying of the cable between St. Margaret's Bay 
and La Panne having been completed? it remains only to instal the 
aerial wires between these points and London and Brussels 
respectively. 


New Zealand Telegraphs.—At the end of March last 


there were 21,705 miles of telegraph wires in use in New Zealand, 


‘as compared with 20,682 miles at the end of the preceding 12 


months, an increase of 1,023 miles. Tne number of messages dealt 
with increased from 3,898,128 to 4,167,981. 


Telegraphi¢ Interruptions and Repairs $a 


CABLES. INTERRUPTED. REPAIRED: 
Latakia-Cypras oe ee ee ee ee ee June 30, 1599 LE ee 
Communication with Carthagena and Barran- 
чаш» (Columbia) ee es s. ee ee Dec. 8, 1900 ae ee 
T idad-Demerara No 1 ee ee oe Aug. 97, 1901 ae ee 


Communication with Bolama oe 0. April 18,1902 .. 
St. Lucia -St. Vincent ee ee eo oe ee May 8, 1902 ee 
8t. Lucia-Grenada ee en eo oe . May 8, 1903 oe 
Dominioa-Martinique.. .. oe . 

Bt. Lucie-Martinique ee ee ee . 


. s га T .. Мау 9, 1908  .. oe 
Sauta Crug de Ten e to Tejita de Teneriffe July 4, 1902 .. _.. 
Puerto гаа миша oe ee ee ee July 10, 1902 oe ee 
Guantanam,-Mole St. Nicholas .. Aug. 5,194 .. 
Cayenne-Pinheiro ee ec ee ee ee Aug. 18, 1909 ee 
Lans: 
Route via Hanekin on Persian terri .. Feb, 94,1900 .. T 
Communication with Tientain and ota E 
Чокто ee oe ee ee ee July 18, 1900 ee .e | 
Communication with Juneau, Alaska .. Aug. 18,1902 .. Sept. B 
ee ee ee Sept. 9, 1902 ео Sept. 10 


under whose supervision the telephone system is being carried out 


by the Corporation, has advjsed that, with regard to the acconnts 


for toll system, the rendering of quarterly accounts is prefersble to 
monthly. The accounts are, therefore, to be collected quarterly. 


On the recommendation of the Committee, the T.C. has approved of. 


the contract with Ballers, Limited, for the supply of-insulators. 
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CONTRACTS OPEN AND CLOSED. 


OPEN. 


Ashford (Middlesex), — September 25th. No, ], 
dynamoe, booster, storage battery, switchboard, &c.; No. 2, feeders 
and wiring. See “ Official Notices” September 12th. 


Aston Manor. — September 19th, - Coal bunkers aud 
conveyor for the electricity works, See “Official Notices” 
August 20th. | 


Belfast.—October 10th. Electric motors (12 months 
supply) for the Corporation. See "^ Official Notices to-day. 


Bexley.—Scptember 30th. (4) Transformers and pillars, 
condenser, air pump, water softener, &c. (5) Feed pumps and pipes. 
(e) Travelling crane. Bee “ Official Notices " September 19th. 


Blackburn. — September 29th. Electrically - driven 
travellirg crane. Все “ Officia] Notices” September ]21Ь. 


Burton-upon-Trent.— September 301b. Supply and 
laying of electric mains, conduits, jurction boxes, &с, Bee 
“Official Notices " September 12th. 


Dresden. — October 1st, A competition for a safety. 


apparatus in connection with the working of electric tramways will 
be decided on the date mentioned b ini 
of the town of Dresden (Baxony). 
2,000 marks will be awarded. 


Dundee.—September 24th. Section A, water-tube 
boilers, with mecbanical stokers and superbeaters; Secticn B, 
induced dravght apparatus, aleo carbons for public lamps. See 
two “ Official Notices " September 5th. 


Dungannon.—September 24th. Gas preducer plant, 


gas engines, dynamos, &c., for the Council’s electricity scheme. See 
“ Official Notices " Beptember 5th. 


Grimsby,— September 20th. Continuous. current motors 
for letting out on hire. See Official Notices ” September 12th. 


Hudderstield. — September 30th. High and low tension 
cable. Bee * Official Notices " to-day. 


llford.—October 6th. Dry-back boiler, 


condensing plant for electricity works extensions. 
Notices " to-day. 


Ipswich, — September 24th. Repair of battery, and 
supply of metera for Workhouse. See “ Official Notices ” to-day. 


Isle of Thanet.—Stores for the Electric Tramways and 
Lighting Company. See “ Official Notices " to-day, 


Italy.—September 27th. The Italian Department of 
Pnblic Works will on thia date consider offers for the concessicn of 
an electric tramway between Bayonne and Vigo, 


Maidenhead.— October 6th. Installation for the Guild- 
hall. See "Official Notices ” to-day. 


Middlesex.—October 7th. The Light Railways Com- 
mittee of the Middlesex County Council invites tenders for the ` 
construction of permanent way (for electric traction), bridge work, 
&c., of about 11 miles of light railways. The conditions, specifica- 
lon, &c., may be seen at the offices of H. T. Wakelam, M. I. C. E., 

county engineer, Middlesex Guildball, Westminster, 


Montreal. —The Montreal Light, Heat and Power Com- 
pany, of Montreal, announce that they require about half a million 
feet of multiple duct conduit, and are open to rc oeive propositions 
from British manufacturers therefor, 


„Х.Е, Railway.—October 7th. The directors are in- 
"ling tenders for the complete electrification of about 37 miles 
of standard gauge line (double track mostly) For further 
Farticulars see our “ Official Notices” July 25th. 


Roumania,—The Roumanian State Railway authorities 
Ave just invited tenders for the installation of an electric lighting 
Power transmission plant in the railway workshops at Ja:sy. 


Shanghai.— October 30th. (а) Two 500-kw. steam 
alternators ; (b) switohboards ; (c) two condensers and pumps. Bee 

Officia] Noticeg " September 12tb. | | 

Spain.—September 28rd. Tendeis are being invited 
until the 23rd inst., by the municipal authorities of Celanova 
(province of Orense) for the concestion for the electric lighting of 
the town duri Particulars may be obtained 
from, and tenders are to be sent to, El Secretario de} Ayuntamiento 
de Celanova (Orense). 


Spain,— September 29th. « The Publio Works. Depart- 
beta, Madrid, wants offers for concession of an slectrio. tramway 
tween Vigo and Bayonne, ИЕ. 3 
(14th). The T. O. 


8t, — ovembér tat’ | 
in for the'reoorstruntion. of ihe three town tramway ' 


piping and 
Вее “ Official 


^ 


vitas tenders ' 
Inet hitherto worked by home tection. it plectyjoa) power, an; 
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the construction of an electrio station. The terms of the tender, 
also application forms. with i 


of projecta and offers is as above, and applications should be 
addressed: Stadt Amt, Bt. Petersburg, Russia. | 


The Stalybridge, Hyde 

and Dukinfield Electricity Board invites tenders for 

boilers, economisers, condenser and pumps, piping, crane, фо, See 

'" Official Notices” to-day. | : 
‘Swindon.—September 19th, Lighting switchboard and 

all accessories. Bee Official Notices " September 5th. 


Swindon.—October 4th. Section A.—Station lighting, 
and motor wiring; Section B.— Testing instruments and accessories. 
Bee “ Official Notices” to-day. | | 

Swindon.— October 7th. Installations for consumers’ 
premises for the T.C. See Official Notices" to-da 


Tien - Tsin, — November 80th. - 
Secretary at Tien-Tain is calling for 
the British concessions by electricity. 
15th. 


* 


| Municipal 
Proposals for tbe lightirg of 
Bee this column for August 


West Ham, — October 7th. Forty-six lighting and 
traction poles, See “Official Notices" to.day, - 


—— 
CLOSED. 


Coventry.—The T.C. has accepted the tender of the 
British Schuckert Company for a 600-R w. alternator, | 


France.—The French М inistry of the Colonies has placed 
a contract with the Société Metallurgique de Gorey (Meurche et 
Moselle) for 150 tons of galvanised iron telegraph wire 5 mm, dia Я 
{ог Ње telegraphs in Cochin China at 255 fr. per ton, 


Holland.—Two tenders were submitted to the municipal 
authorities of Amsterdam for the supply and installation of the 


cables required in connection with the orporation electric lighting 
The lowest was that of the Western Electrico Com 


1 


ttation. 


London (759,925 fl.); the Callender Cable & Construction Co : 
London, asked 813,8534 fl. 


Bengal. Iron and Steel Company have 


London.—The Secretary of State for War has accepted 


Geipel & Lange's tender for 67 Geipel steam traps of the No, 2 size 
for the Royal Gunpowder Factory, Waltham Abbey, 


Newport (Non.) . — The chairman of the Electricity i 
Committee last week asked the Corporation to give the Committee 


South Africa.—The Municipality of Johannesburg have 


placed an order with Willans & Robinson, Ltd., of Rugby, for ono 
of their 240-н P. com pound engines. 


Southend-on-Sea.—The Corporation of Southend have 
decided to instal a Willans engine of 250 m p. direct coupled toa 
Bruce Peebles dynamo for supplying power to their electrig 
tram ways. 


LI 


Swindon.—The Guardians having received permission . 
from the L. G. B. to instal electricity in the Workhouse, bas accepted | 
the tenders of the Northern Electrical Company and the Tudor 
House Company for the layivg down of the plaut and Wiring. 


Watford.—Tbo S hool Board bas received tke following 
tenders for installing the electric light in the new Victoria Boys 


Condactors in 'onductors in 
steel tubes. Фо white wood, 


Rogers & Gowlett, Watford (accepted) £118 10 0 

Harold Downer, Watford - € “a 125 12 6 119 10 0 
Watford Engineering Works 189 0 0 182 1 0 
Firth & Bon, Watford oe ee va ate 188 0 0 134 0 0 
Ridout, Watford. es өө V 166 0 0 166 9 Q 


Wolverhampton.—At the last meeting of the Guardiang 
the Clerk reported that he had been in Correspondence with Menara. 
Woods & Co., of Blackburn, on the subject of the electric installa. 


Yorkshire, —The Wheldale Iron and Coal Company bava 


decided to instal а 900 -H. 7. Wijlavs engine for direct ooupliog to д 
dynamo df Messrs. Holmes's m 
foy electrical power work {п ¢ 


, lant being т 
т jor with (heit Шир, € 20 


^ е 
—— = = 
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Natal's Electrical Possibilities.— The largest dairy 
farm in the Colony of Natal is situated at Nel's Rust, and is owned 
by that enterprising gentleman, Mr. Joseph Bay nes. C.M G, J. P., 
who represents the constituency of Ixopo in the Natal House of 
Assembly. The dairy in question is probably the most perfect of 
its kind in the whole of Southern Africa. Its features include two 
electrical plants — опе driven by a 15-н р. turbine and con- 
nected with various works on the farm; the other, a 60-н р. turbine, 
which has to do more particularly with the large refrigerating 
apparatus Mr. Baynea went to manufacturing firms outside 
Great Britain fcr his refrigeratiog and electrical plant. The 
latter he got from the United States, and his 60-H.P. 
turbine was purchased in Switzerland. The plant sent out to him 
in the first instance from an English house was not equal to his 
requirements, with the result that it had to be discarded, and—to 
quote his own words— my engineer came to Europe with instruc- 
tions to get the very best machinery that money could buy in алу 
part of the world.” Mr. Baynes isa firm believer in the value of 
eléctricity as motive power, and deplores the fact that the people 
of Natal do not turn to better account the numberless rivers and 


streams which are such a feature of the topography of the Garden - 


Colony. Questioned on the subject in London the other day by 
one of our correspondents, Mr. Baynes observed, The people of 
Natal do not realise what an enormously valuable asset they have 
in the water-power of the Colony. Several schemes have been pro- 
jected for the utilisation of the Howick Falls, but objections have 
been put forward, chiefly on :esthetic grounds, and во far nothing 
has come of the matter. But there is no need to utilise the Howick 
Falls, when, as is the case in Natal, you have streams and rivers on 
every hand. I think we shall be standing in our own light if we 
don't adopt electricity more widely in Natal than is the case at the 
moment. The various light railways, for example, could be more 
advantageously worked by electricity than by steam, I fancy, even 
if we have, in the first instance, to generate electricity by steam. 
There are numberless perpetually-running streams which by careful 
handling could be turned to profitable account. In winter and 
spring some of these streams get very low, but by a system of water 
storage this fact need not present any very serious obstacle. We 
bave enormous water-power in the Drakensberg Mountains alone— 
the water from which descends from an altitude of 11,000 ft. to the 
gea in something less than 200 miles, and which might and should 
be used either for the generation of electric. power or for the pur - 
poses of irrigation. I suppose no other part of South Africa is such 
an electrical storehouse as Natal. When this is generally realised, 
I believe it will be found to be quite possible to obtain cheap and 
efficient electrical energy to drive out little railways and light the 
streets and houses of our various towns,” | | 


Testing Structural Material.— There is no economy 
greater than a certainty of material. Given material of a known 
strength on which reliance can be placed that it hall never fall 
below that strength, and all reason for surplus nominal strength 
disappears. This is the burden of an article by Mr. Paul 
Krenzpointner in Cassicr’s Magazine. He is right within limite. 
Equally important is a certain knowledge of stresses. Structural 
steel is a material that has become very certain in its strength, and 
it can bé used with proportionate economy and satisfaction. Not 


sò steel castings, on the uncertainty of which steel founders, we 


may almost say, pride themselves. At least they like to shelter 
behind the uncertainty produced by their own inability to produce 
certain and reliable material. It is to long and repeated tests, 
mechanical, physical, and chemical, that rolled steel owes its present 
excellence, Such tests have been made on material since 1781 by a 
Frenchman named Souflat. Then there were Bramab, Eytelwein, 
Tredgold and others, followed by Young, Pictet, and later by 
Fairbairn, There still remains a good deal of personal knowledge 
and judgment that cannot be put into the shape of rule and formula. 
It is probable that such judgment would be greatly advanced were 
students sent cut as inspectors of material for a few months, to as 
to make them familiar with what tests can be made. At the same 
time too much must not be made of mere material. An engineer 
of experi:nce pften judges better of certain stress effects and the 
bebaviour of material than he can calculate. Is it not common to 
calculate a dimension with the largest reasonable factor of safety, 
only to feel that the result is wrong, aod to fall back on experience 
which after all is an embodiment of factors that do not appear in 
any ordinary view of the duties of a piece ? 


‘Testing Cast-Iron.— How should cast-iron be tested? 
Dr. Moldenke, who writes in the Engineering Magazine, advocates 
the test to destruction of a percentage of all castings that are sufH- 
ciently small to be so employed, but would test larger castings by 
running round bars from the same ladle asthe casting in larger 
81228. He asks for bars of 14, 2 and 23 in. diameter, according as 
castings are to be of soft, medium or chilling quality, thus elimi- 
nating the effect of green or dry sand casting; and for trans- 
verse tests on supports 12 in. apart. Mr. Buchanan, on the otber 
hand, recently advocated the casting of test coupons attacted to 
the casting itself. The Doctor finds fault with thie methcd, though 
we do not see that а coupon cannot be во cast as to be relieved of 
any- cooling stresses or other interference from the main саше. 


If-it isto be assumed that tett bars may fairly reptesent ша А 


taneously-run castings, probably nothing better than the plain 
circular bar could be employed. They are simple to modld and 
cast, and Mr. Thos. West has given full instructions for moulding 
such bars in a pamphlet issued by the American Foundry men’s 
Association. Dr. Moldenke, however, writes molding, which is an 
objectionable mis-spelling, only equalled by his further Апен. 
canism, helping us clear away.” Why will otherwise well-informed 
Americans use such spelling and syntax? | ША 


Northampton Iustitute.— The evening courses and 
clasaes of this Institute tn all technological subjects will commence 
on Monday next, and the day courses in engineering on Monday, 
29th inst. The announcements issued by the principal, Dr. R. 
Mullineux Walmsley, for the Session 1902—3, give fall particulars of 
the curricula in mechanical and electrical engineering, including 
electro-chemistry ; special facilities are provided for “ Internal 
Students” desirous of qualifying for the B.Sc. degree in engineering 
of the University of London, to which the Institute is affiliated, and 
the laboratories are woll equipped with a variety of modem 
appliances. 


e 

Municipal Trading.—We learn from the Times that 
Mr. Arthur Chamberlain has addressed a letter on the subject of 
the proposed municipalisation of the Birmingham tramways to the 
hon. secretary of the Birmingham and District Trades and Property 
Association, in which he says he is cpposed to the acquisition and 
working by the City Council of the tramways. He does not consider 
that the constitution or mode of election of City- Councils was 
intended to lend itself, or, as a matter of fact, does lend itself, to 
the effective management of commercial undertakings. City 
Councils, considered as profit-earning bodies, euffered from two 
radical defects. In one direction their powers were too limited for 
the effective control of great businesses, and in another direction 
their personal responsibility was too vague to bring home to them 
the results of financial mistakes. The Council had it in their 
power to propose to any company of undertakers their own 
(reasonable) terms, and it was only if such negotiations failed that 
they would be justified in taking the risks themselves, The Council 
was by its Constitution much better fitted to conduct such negotia- 


tions to a successful issue than to supervise the daily and hourly 


details of a great business, and there was no reason to suppose that 
negotiations honestly and skilfully conducted would not result in 


getting all that tramway municipalisation if successful could give 


them, and avoiding all the burdens that if unsuccessful it would 
impose on them. 


The Late Sir Frederick Abel.—At the funeral of 
Sir F. Atel, whose death was announced in our last issue, the 
Institution of Electrical Engineers was represented by Mr. A. 
Siemens and Prof. Б. P. Thompron, past-presidents, Mr. W. H. 
Patchell, member of Council, and Mr. W. G. McMillan, cecretary. 


A wreath of flowers was aleo sent from ihe Institution, of which: 


Bir Frederick was a past-president and trustee, 


The South-Western Polytechnic.—We have received 
prospectuses of the arrangements at this Cholsea Institute for tbe 
forthcoming session. Full particulars are given of the electrical 
engineering courses of instruction, and also of the mathematics and 
physics courses. The professor of the electrical department is Mr. 
C. Е. Smith, Wh. Sc., and he is assisted by Messrs. U. А. 
Oschwald, B.A., and W. H. F. Murdoch, B.Sc., as demonstrators. 
The new term begins on September 29th, and those who contemplate 
joining either the day or evening classes, will fiod views of the 
different departments, and the most detailed information in the 
prospectuses of which they can obtain copies from the secretary at 
the Polytechnic, Manresa Road, Chelsea. 


Obituary.—The death occurred on September 13th, at 
his residence at Manchester, of Mr. William Clapham, of Richard 


Johnson, Clapham & Morris, Itd., miners’ electric lamp and 
dynamo brush manufacturers, brass founders, &c., of Manchester 


and Liverpool, Mr. Clapham had reached the advanced age of 
85 years. . | | 


An Electrical Post Scheme,—A number of our daily 
contemporaries have been busily’ occupied with a proposed over- 
head electric letter post transmission scheme. We read in one 
paper that it is the invention of a Count Taeggi, who has already 


formed a syndicate, and is coming to this country to work it. Itis 


stated that Signor Galimberti, the Italian Minister of Posts and 
Telegraphs, kas appointed a Commission to report on the system. 


Another paper says that the idea is that of Sigoor Piscicella. The. 


proposition is to send aluminium boxes containing letters along 
overhead wires at the rate of 250 miles per hour. The pro 

does not seem to be very original. The Post Office officials have 
bad numerous schemes brought before them frcm time to time, and 
the experiments carried out in London years ago for the trans- 


missioa of messages electri zally|through underground tubes must not 


be quite forgotten in the glorification of this new proposal. · 


An Interesting Return.i—The Census returfis for Kent 


show that there are in the county 1,457 pertons engaged in elec- . 


tricity supply and electrical apparatus making. At the 1891 census 
the figures were 203, thus in 10 Fears the number of persons 


engaged in the electrical trade bás iccreased by 617 7 per cent., me 


largest increase in any o¢tupation in the county. : -- 


koe 
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The Goubet Submarine Boat Sold. —The Paris cor- 
ndent of the Morning Post say that the Goubet submarine boat 
called after its inventor, who devoted his fortune to perfecting this 
ype, was sold by auction the other day to an engineer for 45,000 fr., 
км brisk bidding between tim and a dealer in old curiosities. 
Our readers will find a description of the Goubet boat in the 
EprorricaL Review for January 10th, 1896. 


Personal.—On Thursday, 11th inst, at St. Luke's 
Chürch, Southport, Mr. W. Mackintosh, chief assistant electrical 
engineer in the Keighley Corporation electricity works, was married 
to-Mise M. G. Davies, of Southport. 

Mr. W. R. Kelsey, B. Sc., M. I. E. Е, has been appointed principal 
of the Taunton Municipal Technical Institute. | 


.Mr. Wilson has been appointed engineer of the light railways 


sóheme from Brierley Hill through Quarry Bank to Rowley. 


-Lightning Fatalities.— A man (named Reed) was 
killed by lightning at Hunton (West Kent) on Wednesday last 
week. Deceased was at work in the hop fields when a very severe 
hail and rain storm came on; it is stated that there was an almost 


continuous roar of thunder and flashes of vivid forked lightning. | 


The medical evidence showed that the lightning had passed through 
his head and burnt his right shoulder as if a hot iron had becn 
placed оц it. There were more external marks of violence on 
another man who was struck, but his head was not affected, and he 
was expected to recover. A post mortem examination on Reed’s 
body showed that the membranes of the brain were congested, and 
the heat was affected. ^-^ — С ARM 

: Hainpton Wick, also; a lightning fatality. is recorded, while 
at- Hahet an organ grinder also succumbed to shock. From various 


other directions tales of disastrous results have been reported. We 


note that the principal chimney stack at a Kingston school was 
struck and shattered, “ and although there was a conductor on the 
stack, it was left hanging like a ribbon.” “ "mue ' | 


: Electric Shaft-Sinking Gear.—In our article on page | 


497 of last, week's issue, through an oversight which we regret, we 
omitted to mention that the machinery there described was made 
by Messrs. A. Hirst & Son, Limited, electrical and mechanical engi- 
neers, of Crescent Works, Dewsbury. This firm is doing a good 
deal of colliery electrical equipment work up country. Wo 


. Midland Power Scheme,—The whole of the work for 


this electrical power scheme which waa fully described by us last 


Week, was designed by, and carried out under the supervision of, 


the consulting engineers, Messrs. Kincaid, Waller & Manville, of 
Westminster, Е VE MT 
| 

THE CENTRAL STATION ENGINEER. 


THE General Purposes Committee of the Darlington T.C. has 
decided to advance the salary of Mr. Lows, borough electrical 
engineer, by £50 a year, without the conditions previously 
im p | 


Тһе Electricity Committee of Bristol T.C. bas appointed Mr, 
- MORGAN, assistant mains engineer, to the post of maing 


engineer, in succession to Mr. J enkins, who has resigned. 


There were 97 applications for the post of chief assistant at 
Colchester electricity works. These were reduced to four, and 
Mr. W. Frissy, assistant engineer at the Stcckport electricity works, 
was appointed. | 

Following the resignation of Mr. ERNEST MaRPLES, electrical 
ebgineer to the Hoylake and West Kirby D.C., the Council has 
decided to advertise for a resident engineer for the generating 
station at West Kirby, and to offer a salary of £250 per annum. 

Mr. Davrzs, resident engineer to the County of Sussex Electrical 
Power Distribution Company, at Lewes, has left the Lewes works 
and joined the company's head office in London, his successor. 
beiùg Mr. Bolton, of Watford. © NE | 

Mr. A. P. DRTBUROR, of Swansea, has been selected for the 
advertised post of chief assistant at the Dewsbury electricity werks. 
There were 84 applicants. 


-© CITY NOTES. 


Drake & Gorham, Limited. 
TRE first annual meeting of this company was held on 11th inst. at 
Westminster, Mr. В. M. Drake presiding: | | | 
The Снатвмли said that the net pre fit for the period covered by 
the -acconnts amounted to £12,081, after paying all charges and 
Wriling off the preliminary expenses.. Although the accounts dated 
from January 1st, 1901, to June 30th last, the vendors were entitled, 


under thé agreement, to interest on the purchase price and to other 


sums in lieu of profite made prior to the date оѓ. incorporation, so 
that the amount now available 

months’ trading. Ttiwas proposed (saysthe Times report) to declare 
а dividend at. the. rate of 7. per cent. per annum, and, in the 


le was - practically the result of 14^ 


directors’ report, it was recommended that the balance should be 
dealt with by placing £2,000 to reserve and carrying forward 
£1,246. This suggested transfer of £2,°00 to reserve had no refer- 
ence to the compulsory reserve alluded to in the prospectus, as that 
only came into operation when a dividend of 10 per cent. bad been 
paid. Bince the report was issued, the board's attention had been 
called to the fact that the company’s articles did not apparently 
make provision for the formation of ап ordinary reserve, end it had | 
therefore been decided to add the sum in question to the carry 
forward pending the receipt of legal advice as to the advisability 
of altering the articles. Having remarked that the outlook was 
promising, he moved the adoption of the report, which was seconded 
by Mr. J. C. FORSTER. 

In reply to a SHAREHOLDER, the CHAIRMAN said that his visit to 
the United States was undertaken partly on the company's business 
and partly for his own purposes, and that the expenses had been 
borne by himself. Ава result of his visit they now bad an agency 
established for some electrical devices, which the board hoped to 
introduce into mills, and others in connection with lightiog. He 
also looked into the question of electrical vohicles and electrical 
machinery, which, it was thought, were made cheaper and better 
there, and could be sold to advantage in this country. 

The report was adopted. 


i British Columbia Electric Railway Company, 


AT an extraordinary general meeting of this company, held at 
Cannon Street Hotel last week, resolutions altering the articles for 
the purpose of raising additional capital, which is urgently required, 


that this meeting will have to be followed by six others, occupying 
two months, or more, before the company would be in an effective 


— .——. 


Direct West India Cable Company. 


ТпЕ following is à copy of the report which came before the annual 
meeting, held on Tuesday in London: | 


The net result of the year's (to June 80th, 1902) working is a profit of £1,789 
102. 2d., as compared with £5,236 10s. 8d. for the previous year. An interim 
dividend of 8 per cent. has already been paid, and it is now proposed to make 
a fucther equal payment, free of income-tax, which will leave 22,989 106. 2d. to 
be carried forward. This will increase the amount to the credit of revenue 
account to £80,981 18s. 6d. The shareholders are asked to approve the 
establishment of a staff provident fund in accordance with the details of the 
scheme to be submitte 
work with complete efficiency. 

Offers for the sale of debentures to the trustees were invited in December and 
June last, and £7,999 5s. was paid for £8,000 of debentures, which amount has 
been written off capital expenditure. 


ы 


Halifax and Bermudas Cable Company. 


THE following is a copy of the directors’ report which was sub. 
mitted at the annual meeting held on Tuesday :— 


The net result of the year's working (to June 30th, 1902) is a profit of 
£3,462 Os. Id., as compared with £4,904 14s. "d. for thc previous year. An 


£862 0s. Id. to be carri: d forward. This will increase the amount to the credit 
of revenue account to £16,102 148. Ба. The shareholders are asked to approve 
the establishment of a staff Provident fund in accordance with the details of 
the scheme to be submitted to the meeting. The company's cable continues 
to work with complete efiiciency. Offers for the sale of debentures to the 
trust es were invited in December and June last, and £7,999 15s. 1d., was 
paid for £8,000 of debentures, which amount has been written off capital 


The Cable Combine. . | 


On Wednesday last week an extraordinary general meeting of the 
British Insulated Wire Company, Limited, was held at Liverpool 


for the purpose of changing the name of the company to that of 


the British Insalated and Helsby Cables, Limited. Mr. E. K. 
Muspratt preeided. 

The Снлївмлн stated that it had been agreed, on the amalgama- 
tion with the Telegraph Manufacturing Company, Limited, of 
Helsby, that the names of the companies should be changed. The 
name proposed was that of the British Insulated and Helsby Cables, 
Limited. Changes proposed in the articles of association were 
consequent upon the Companies Act of 1900. If paseed, a further 
meeting would be necessary to confirm. He proposed that the name 
of the company be changed to that of the British Insulated and 
Helsby Cables, Limited. 

Mr. J. TAYLOR seconded, and the resolution was carried 
unanimously. 

The CHAIBMAN next moved that the necessary alterations be made 
in the articles of association. This was secooded, and also carried 
unanimously. | : 

Heplying to a SHAREHOLDER; the CHAIRMAN stated that the 
business had grown enormously during the last few years, and the 
amalgamation rendered it necessary to have someone to super- 
intend the whole. The business could not be carried on 
without а general. manager. The directors hed been fortanate 
in seturing thé services, ag manager, of Mr. Sinclair, who was 
acqasinted with the work, having been in the; employ. of the 
National Telephone Company. . dio m ч 
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неше Railway and Tramway Carriage Works, 
Limited. 


TuE directors report to be submitted to the meeting to be held at 
Preston, on Thursday, September 25th, says that during the year 
ending June 30th, 1902, the works bave been fully maintained as 
regards buildings and machinery, the cost of which has been 
charged againet revenue. After allowing £4,041 2s. 4d. for 
depreciation, the profit for the year is £14,834 1s. Id. to which must 
be added £2.578 2s. 7d. brought from last year (£3,778 28, 7d. lets 
£1,200, epecial allowances to directors), making a total of £17,432 
3s. 8d. Tbe directors recommend that this amount be dealt with as 
follows :— To carry to general reserve fund, £2,000; to pay a divi- 
dend of 8 per cent., lees income-tax, for the year ending June 30th, 
1902, E12. 000; to Carry forward to next year, £3,482 3s. 8d. = 
£17,432 Зв. 8d. In accordance with the articles of association, two 
directors retire, viz., Mr. Flett and Mr. Boddington, and being 
eligible offer themselves for re-election. 


Stock Exchange Notices.—The Committce has 
appointed special settling days as under :— Wednesday, October 1st, 
Calcutta Tramways Co, Ltd., further issue of 32,268 shares of 
£5 each, £2 10s. paid. Nos. 70,001 to 102,268; County of London 
and Brush Provincial Electric Lighting Co., Ltd., further issue of 
10,000 6 per cent. cumvlative preference shares of £10 each, 
Nos. 60,001 to 70,000. The Committee also ordered the under- 
mentioned to be quoted in the Official List.—British Iusulated 


Wire Co., Ltd., furt her issue of 30,000 ordinary shares of £5 each, 


18 paid, Nos. 70,001 to 100,000; and 20,000 6 per cent. cumula- 
tive preference shares of £5 each, fully paid, Nos. 80,001 to 100,000; 
Calcutta Tramways Co., Ltd., further issue of 32,268 shares of £5 


each, £2 10s. paid, Nos. 70, 001 to 102,268 ; County of London and 


Sud Provincial Electric Lighting Co., Ltd., preference shares (as 
above 
British. Insulated Wire Co.—The directors bave 


declared an interim dividend on the ordinary shares to June 30th 
last at the rate of 8 per cent. per annum. 


— —— ae m a] 


TRAFFIC RECEIPTS. 


Receipts for Miles 
the week. Total to date. open. 
Company, ior РЕ РОА Дайр Е ЕЕН) ea 
8 Am'nt. | Ino. or Am'nt. Ino. or This Last 
d deo.“ year year. 


eo.* 


£ £ 
Blackburn — Sept. 12 И 903 | + 95 | 21,079 | + 8 742 E: 171 
PD an eetwood „ 13 1,495 : 4261 16,276 — 672 7 7 
Bristol! Trys. & Car. Co. „ 12 5,180 +1169 — — 28 28 
British Elec. Trac. Со. :— | 2 
Devenport „ 5 6514 4 79 15,427 + 58 5 5 
Dudley—Btourbridge. - eo 8 866 + 58 26.645 + 8,453 18 95 
Gateshead : w г 673 7248 26,019 + 4,846 1 
Gravesend TEE 0 208 — 1,118 — | -= 
Greenock—Pt. Glargow 1 636 7407 17.865 +105178 78 7 
Hartlepool 5 „ 5 830 + 51 9,210 + 1,169 4 
Kidderminster. „ 5 144 — 12 4490 — 7 4 4 
Merthyr . $3 Sa” у» ub 918 . — 22 7.248 — 1,847 3 8 
Middleton ` .. T „ 5 364 — 7,488 — 83 — 
e va „ 5 651 — 10 18,810 + 760 8 8 
Poole ee ee ГТ] 5 : 851 | = 17 9,216 — 170 
Potteries is iv т жу. >) | 1,591 | 4109 | 51,844 + 1,9/9 
Southport „ 5 895 | +178 9,245 + 8,276 | 
South Staffordshire. . 1 5 705 , —58, 27,99 — 95 219 22 
Swansea. ee 97 5 588 5 25 16,608 + 1,128 
Taunton. - - s 5 79 — 43 284 — 195 1 — 
Tynemouth „ 5 446 49101, 10,629 + 1,180 | 
Wolverhampton Dist. „ 5 810 +185 i + 4,888 105 2 
Rothesay.. » 5 216 + 76 t06 + 244 — — 
Weston -super- -Mare.. » 3 809 — 4.829 — 28 | — 
Central London Railway „ 18. 617 +479, 69,013 + 5,795 6 6 
City and 8. London Ву. „ 11 8,029 71,198 80,235 7 10, 1x4 63 | 43 
Doncaster Corp. T X | — — — 716, — 59 — 
Dover Corporation "ry. METEO 18 26 + 10 8.280 + 135 8 8 
Dublin United Trys. .. „ 12 4.982 +219 56,162 — 50 46 | 46 
East Ham Tran ways „, 6 635 7103 — = 5 | 43 
Glasgow Corp. Trys. ..' „ 28 12.700 —1,C06 179,519, — 7,910 56 | 4 
Liverpool Overhead Ry. „ 14 1.22 — 85 17,818 — 1,148 63 
Newcastle Corp. А „ 18 2905 , — — — 35 — 
Sunderland Corp. * | „ 7| 1,821 | 4 128 — — 172 177 
| 


* Compared with the corresponding period of 1901. 


STOCKS AND SHARES. 


Wednesday Evening. 


Erratic are tbe influences at present working upon nearly all the ; 


markets of the Stcck Exchange, ard with business at a low -ebb, it 
does not take much to move prices in either direction. It will be 


gometbing of a relief to bave the mceting of Parliament over, for 


then information should become available in regard to the new 
Transvaal Loan, the advent of which is said to be keeping down the 


price of Consols, and therefore quotations in other investment ' 


depa:tments, But the monetary situation in New York has assumed 


a position the reverse of reasguring, and calm critics on thig side are 
qpietly discussing the likelihood of а riee in tbe Bank Rate to € per 


cent. The markets with whioh we dea), however, oan contemplate 
with equanimjty the ouflgok for dearer money, and if is doubptfu) 


whether a rise in tbe Bank Rate to 4 per cent. would eause so much 
as a 5s. fall in Electricity Supply shares, although it might affect 
Telegraph stocks unfavourably. Some there are who do not hesitate 
to declare that the financial position in New York is grave enough 
to arouse fears of a semi-panic, but of course there are always: 
extremists to flatter themselves upon their ability for taking 
„liberal views.” 

Central London Deferred stock has risen a point in sympathy 
with the “ better-on-balance” tone which now pervades the home 
railway market ав а whole. The other electrical issues are much as 
they were a week ago, but Districts present an appearance of re- 
markable firmness, and tho price has jumped to 38. So little float- 
ing stock is in the bands of the public, that any small amount of 
buy ing suffices to put the price quite disproportionately higher. 
The company has now commenced experimenting with various elec- 
trical devices upon a part of ite line at Ealing, besides the Kensing- 
ton bit. From official utterances made since we last wrote, it would 
appear that the District is as far off amalgamation with the Metro- 
politan as ever. The Consolidated stock of the latter company has 
moved up to 834, assisted to some extent by the District rise. 
Great Western and London & South-Western stocks were put down 
at first when the extension of the London United Tramways Com: 
pany to Richmond was announced the other day. 

Considerable activity prevails in the issues of the London United 
Tramways at present. The Debenture stocks are 109 and 83 for the 


fully and partly paid respectively. In connection with the former, 


come of the members of the Royal Family are sbaring our conten- 
tion that the price is quite high enough—at least, if transfers may 
be accepted as evidence of the suggestion's truth. At 113 the Prefer- 
ence are rather better, and the price marked 111 last Tuesday. The 
£7 108. paid Preference shares are 9 middle. Determined attempt, 
are being made to market the Ordinary shares of the London United 
Tramways. "These shares were all paid to the vendors, but latterly a 
sort of nominal quotation has been established in the Stock 
Exchange, although, of course, the public can have no sbares to sell, 
For the £10 fully paid Ordinary 22 is bid. 

British Electric Tractions are a fairly good market, but despite a 
number of bargains being transacted in them every day, the quota- 
tion of the Preference only has moved up a shade. Several of the 
Colonial and Foreign tramway shares are active, Anglo- Argentines, 
for instance at 41, Calcutta at 74, and Capes at 2}. While tbe 
tendency for electrical traction shares i$ good, London General 
Omnibus stcck has drooped to about 93. 

The City and Surrey scandal drags its weary way across the 
pages of the newspapers, but the number of shareholders, ít is to be 
hoped, cannot be large enough to make the company's wretched 
affairs of mcre than academic interest to most people. A dividend 
of 8 per cent. with £3,432 forward, is announced by the Electric 
Railway and Tramway Carriage Works for the past twelvemonth. 

Seven changes are displayed by the Electricity Supply section, all 
of them being in the upward direction. Charing Crots Preference 
shares are 5s. to the good; St. James's and Pall Mall show a rise of 
half & sovereign, and Metropolitan First Debenture has again 
improved a point upon its last week's advance, while the sbares are 
also j up. Charing Cress new Ordinary are 84, while Westminster 


Preference keep at €1. Brush shares continue their downward | 


career, the Ordinary being now quoted 6s either side of a pound. 
Both City and County Debentures are rather better. 


British Insulated Wire shares are 74, cum the dividend at the 
rate of 8 per cent. per annum declared the other day. Electric 


Constructions follow the falling tendency of Brush shares, and aro- 


down }, but other miscellaneous descriptions call for no comment. 
In the telegraph section a few sellers of Anglo American Pre- 
ferred put the price down to 93, and brokers with an order in a 
couple of thousand stock find it very difficult to deal straight away, 
so limited is this peculiar market. The Eastern group pursues its 
way to higher prices, Eastern Ordinary adding 1 per cent, and 
Eastern Extension skares 5s. to their quotations. It is gaid that 
the sharp bresk which has o*curred in Yankee rails is respon- 
sible for the dulness of the American telegraph scction, but unforta- 
nately for this theory, Direct United States shares are 5s. better on 
the week. Western Telegraph tave improved to the same 
extent, replacing a fall of identical amount last week, and 
the Debenture stock has advanced to its fall par value. No 
quotable change has resulted from the dividends declared at 
tbe meetings on Tuesday of the Direct West India and the Halifax 
and Bermudas Cable Companies. Both undertakings worked for a 
slightly lees profit for the year ended June 30th last than they did 


in the preceding twelvemontb, but the dividends remain за before, 


és, at 6 per cent, for the West India, and 5 per cent for 
Halifax end Bermudas shareholders, — 

Globe Preference are 2 easier, and Oriental: Telephones P 
shed vp. National Telephone issues romain steadily firm. 
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SHARE LIST OF ELEOTRIOAL OOMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


Btock | 
Present or Dividends for Closing Closing 
Issue, ками. тан the last three years, | Sona m fon te 
a a Е 0 
1899, | 1900, | 1901. 
82,300 | African Direct Telegraph, 4 өөө eee v» | 100 | ... eee "А 98 —102 98 —102 
25,000 | Amazon Telegraph Co.'s inl dee Non 1 to 25,000 . » | 10 | ... T - 34— 44 31— 44 
119,7007 „р 5 % Debs., Nos. 1 to 1,250 Red. 100 | ... 255 * 70 — 80 70 — 80 
804,720 | Anglo-American elegraph ... i see ove “+, |Btock| 73/8 | 34 61s. | 47 — 50 47 — 50 
8,097,640 do. 6 95 Pref eee вее Stock б 6 6 Ф | 93 — 95 92 — 94 
8,097,640 Do. do, Deferred eee see ee Stock £1 78. ba. 28. 74 — 8 71— 8 
44,000 | Ohili Telephone, Nos. 1 to 44,000 ... Fa" WE. qu 5 4 5 5% | 84— 4 3)— 4 
18,333,800$) Commercial Oable  ... $100 | 8 8 % |8 % |160 —170 |160 —170 
1,741,029! А Bterling 500 year 4 Ф Deb. Btock Red. Stoch А — | 95 — 97 95 — 97 
16,000 Ouba Telegra ч; [II] see eee [T1] coe 10 7 % 44% 4 % 54— 63 51— 61 
6,000 Do. 10% Pret. eee toe eee TI) T 10 T TI T 13 — 14 13 — 14 
19,981 Direct OAM ar eee 4 Зе in 5 4 417 4% 21— 33 21— 34 
6,000 do. 109 Om. Pb. ш | 5| | | *! Taf 4g 
60,7101 Dires C United pe Oable ... Vds К 20 | 38% | 34% | 3195 | 101— 102 i0}— 11 
Direct West Cable, 44 % Reg. Deb, within ES 
96,300 Nox 140 1200 es] 10 | „„ 100 ies 100 103 
4,000,000 Eastern Telegraph, Ord. Btock ees [TT] eee ses Stock 7 % 7 Y 7 y 4 123 —128 124 —129 
1,930,807 Do. 3i Pref. Btock sa а ww. 200 | ш; б e | 90 — 93 | 90 — 93 
pies Do. 4 Mort. Deb. Stock Red. ... |Btock| ... Dm 3 ye =ч 108 —111 
0, ig Extension, Ашы and China Tel Kul 1617 7 2 — 123 — 12 
820,000! 4 95 Deb. Btock ER Stock 5 ‚* . |107 —110 иаа 
800,000; Masters and бош African Telegraph, 4 % Mort Deb, 100 | 58% | .. |... |99 —102 | 99 —102 
1 
200,000? pcc aaa Bib.) 1—8,000 | 25| ... — |101 —1C4 101 —104 
180,227 Globe "Telegrapt "^ „1064 | 54% | 54% | 94— 10 9#— 9; 
180,042 Do. мө OG cow XOT ue] s - | 134— 14 | 131— 192 
150,000 | Great Northern 8 st ‘ "> | 10 123/15 Ф |15 % | 25 — 97 25 — 27 
17.000 do-Huropean Tel h viinin жат ICs de 25 03 10 * 10 1 38 42 38 42 
ee De eee 1 a — 
100,000.| London Platino-Brasilian Telegra oes es | 100 | ... Wea . 101 —105 |101 — 105 
72,680 | Montevideo Telephone, Limitad, VE SM E p бае 1 | 24 eh - i— 14 i 1 
86,492 Do. do, do. 5% Pret i 08. 1 to 86,492 115 гә s i— 1 1— 1 
983,333 | National Telephone, Pref. Stock T - ve | 100 | 5 5% 15% 93 — 95 93 — 95 
1,966,667 Do Def. Stock ve 26 T és | 200.1. 5. 60 |64xd| 55 — 57 55 — 57 
15,000 Do. 6 Y Oum. 1st Pref. ... ete » | 106 6 6 12 — 13 12 — 13 
15,000 Do, 6 Y Cum. 2nd Pref. ... 10 | 6 6 6 11 — 12 11 — 12 
250,000 Do. 5 % Non-cum. 3rd Pref., 1 to 250,000 5 5 5 5 4i— 58 | 4i— 53 
,000; Do. 84 % Deb. Stock Red. вө? Stock 3$ 33 34 t6 — 99 96 — 9) 
,000. Do. 4 Ф Deb. Stock Red. 100 | .. |4 4 102 —106  |102 —106 
171,504 | Oriental eg and Elec., Nos. 1 to 171,504, fully paid 116 6 6 1 i— 1 
100, 000 / Pacific and European Tel., 4 95 Guar. Deba., 1 to ые coe | 100 | ... TM .. | 99 —102 99 —102 
11,839 Reuters .. _.. „ vo oua e| 8159159 5 | 6)— 7 64 — 7 
8,903 | Submarine Oables Trast = ve m а e | Gost! ... bis — |110 —120 110 —120 
58,000 | United River Plate Telephone "s 5 777 4$— tà | 4$— ы 
40,000 Do. do. 5 Ф Cum. C pret. No. 1— 40,000 BT qa it 8 44— 5 44— 5 
379,947. Do. do. 5% D $e Stoch! ... as 101 —104 101 —104 
15,629 | West African Telegraph, Shares i AE > 31— 44 | 341— 4} 
80,008 | West Coast 55 America, Nos. 1—30,000 and 53,001 —58, 008 $6 1 vus ive iis 1— 4 — 
150,000 Do. do. 4 95 Deks., 1—1, by Bras. Bub. Tel. 100 | ... M .. | 97 —100 97 —1CO 
207,980 | Western Telegraph, Ltd., Мов. 1 "079307. » ~| 101725172517 75 |11— 12 |11- 123 
75,000. Do. 5 % Debs. 2nd series, 19С6 ove | 100 | ... - 4. 102 —X5 | 02 - 105 
848,777. . 40 4 Deb. Red. see eee 100 i% П E eee 8 " <= x^ 
,821 West India and Panama elegraph see eee 0 10 , eee 2 "s 
84,569 Do. do, do : Cum. lst Pret. ees ees eee ees 4i = 51 4$ = 53 


do, Cum. 2nd Pref. .. 
i do 


i 5 % Debe, Nos. 1 to 1,800 | 100 | e | го | 99 —162 29 —102 


ELECTRICITY SUPPLY COMPANIES. 


100,000 | Blackheath and Greenwich Dist. Electric Light, Ord. 1| . | .. — 1— 311 i- 
100,000 Do. 44% 1st Deb. Stock, Prov. Certs. | 1000 103 —1C6 |103 —108 
19,661 | Brompton & Kensington Elec. Lt. Bap., Ord., 101 to 19, 761 5 6 Y 6 % 8 % | 10}— 10% |104- 107 
20,000 Ро. do, 7 % Oum. Pret... 5 104 - 102 101— 107 
50,000 Oharing Oross and Strand Electricity Bwpply  .. 5|9 Ф 9 % 10 % | 9 — 9 9 — 94 
50,000 Do. do. do, do. 44% Oum. Pref. ET us ies bs 51— 54 | 54- б 
250,000 Ро. до. до. 4% Deb. Stock Red. | 100 | ... |... | .. |105 —107 [105 —107 
84,000 |*Chelsea ыныра Supply, DNE, ж 5 6 P 51235 |4 05 | 51— 5 | 51— 58 
150,000/ % Dek. Btock Red. Stock — 109 —112 [469 —112 
70,579 | City at London ] Electric Lighting. Ord. 40,001—110,579... | 10 | 4 0 & 5%] 9 — 10 9 — 10 
40,000 Do. 6 95 Oum. Pref., 1 to 40,000 . 10 6 6 — | 124 — 133 12 — 1:{ 
400,000: Ро, 54 De. Stock, Всгір. (iss. at £115) Yr les lied ox: . |122 —127 123 —1:8 
200,000 Do. 41 2nd Deb. Stock, Prov. Certs., all paid 100. | .. [109 —1€6~ |103 —106 
40,000 | County of Lond. & Brush Prov. Elec. Ltg., Ord. 1—40,000 | 10 47 4 & 4% 83— 91 84— f4 
20,000 Do, do, do. 6 V Pref., 40,001—60,000 | 10 | 6 $16 — | 11à— 124 | 114 - 124 
400,000? Do. 44 % Deb. Stock, Prov. Certs (all paid) Rd. Td rte) ve w |11)-113 |11 —114 
85,500 ! Edmundson's Élec. Oorp., Ord. Shares ees ҘЕ в 5 6 77 64— 64 64 — 6 
20,000 Do do. 6 95 Cum. Pref. e & 6— 64 | 6— 6 
120,000/ do. 4j W 1st Mort. Deb. Stock.. 100 .. |107 —11) 07 —110 
21,000 Kensington and Knightsbridge Electric, Ord. З 5 | 11% | 12% | 10% | 104— 11} | 108-114 
90,000 do, do. 49% Deb, Stock Stock * {101 —104 |101 —104 
110,000 London Electric Bepply Corporation, Limited, Or. 8| .. |... e | H— 203 | M— 2i 
19,840 Do. do. do. 6 Y Pret. Er I "a 44— 5b | 4P- 53 
250, 000% Do, do do. 4% 18 Mt. Db. Stock Rd. Stock.. |96 — 99 26 — 99 
98,769 Metropolitan Electric Bupply, 101 to 62,500 re 10 6 6 7 | 64% 15 — 16 154 ~ 164 
,0001 Do. 44% First Mortgage Deben Stoch. i^ . |109 —113 |110 —115 
250,000) Do, 84% Mort. Deb. Stock Red. s. |Вюе%| e | so | „. | 99 —102 | 9) —102 
8,652 | Notting Hill Electric Lighting 00 | ГУ, 7 6 133 — 144 | 194 — 14} 
10,000 | Bt. James's and Pall Electric Light, Ora. 5 144195 14495 143 — 9б 15 — 16 
20,000 Do. do. 7 95 Pref, 20,081 to 40,080 | 5 7 7 — 8}— 94 
150,000; Do. do, 84 95 Deb. Stock Red. ... 100 aes. vee [m м, ge 
1 000 Bmithfeld ket Elect Ba l UII eee [II] ... eee eee = — 
б, Do. z^ do. - "d Deb. ... 100 IT eee eee 80 = 90 80 — 99 


ectrici 5 LI eee LIII 
—— у appi, Б 13% 104% 10% |11 — 12 |11 — 


Busmess done 
rent 
week enced 


Sept. 17th. 
1902, 


Highest Lowest. 


49 |. 
94 923 
968 | 96 
lO'j| 104 
198 | 1234 
924 | 91 
1033 | 1095 
198 125 
9 9: 


863 eee 
1044 | ... 


100 


| 108 


10 в 
10H| ... 
945, T 
| #7, éd» 


94 


1254 


Electric Bupply, Or - 
— ы е optem Saree pu Оза 22 OQ 
" 3 | Ln Dividends marked § are fora — consisting of l^ latter 22 of one year und the beet pas part 
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SHARE LIST OF ELEOTRIOAL COMPANIEB.— Continued. 
ELECTRICAL RAILWAY, E AND INDUSTRIAL COMPANIES. 


1 
Present un Bock | — Dividends for Кет ae 
— | | и | Bhare| ‘be last three years. pt. bh. Bept. Vth. Sept Lin, 190. | 
on 1 | 1899. | 1900. | 1901, Highest.| Lowest : 
20,000 British Aluminium Н Саш. Pref. .. eee 10 ees 53% Ir 4 -— 5 4 — 5 ТҮ ТҮ [| 
000 Do. do. Jom ES Deb. Btock Red. eee Stock eee 83 — 88 83 == 88 eos oes Р 
62,074 | British Blectric .. „ | 10| 89| 99| 9 € 124— 198 | 124)— 134. | 134| 1944 
90,000 Do. do, oe | 10| .. oon .. 124— 128 | 124— 13 122 | 195 i 
600,000; Do. do. 77 2 1 Debenture Stock . Stoch 124 —127 |125 —128 1263 125 
79,000 | British Insulated Wire í Ord. eo o o» | 5 20 K 15 € 10 K 71— 7t т 78 | | : 
70,000 | Do. до, Oum. Prei. 5. | 51— 6 рва | 
50,000 J Browett, кылы & Co. 1899), Ord. „ е | ELC. 8 .. | 198. to 16. 13s. to 155. - 
50, 6 % Cum. Pret... e| 4|... 6 . {16/6 to 17/0 | 16/6 to 17/0 | ... (e i 
105, 731 Brush Llecl. „ Ord, 1 to 105 731 eee eee вее 2 63 b Nil 1 == 1i i— 1} eee eee 4 
50,000 Do. . Non-cum. 6 Y Pref. ... NN sae 2| 6 6 3% 121— 12 11— 1? e: Y А 
125,0002 Do. do. 43 Регр. eb. Btock eee [rr Btock eve eee ове dm —103 1CO — 103 „зе TY i 
125,0001 Do. do. 43 . 2nd Deb. Btock [II] Btock — 98 93 =, 98 eee eos | 
80,000 | Oallender’s Oable 5 s, Nos. 1—30,000  ... 5 15 L1 15 * 20 `% MAS 164 151— 163 163 | 16 
40,000 Do. do. 5 ove) Oum. Pref. ТТ 5 T TP TID 5$— 64 52— (i T TP 
90 0007 Do. do. Уба Mort. Deb. Stock Red eee Stock ees eee eee 109 —113 169 —113 tes TII 
1 ‚969, 800 | Oentral London Railway, - ee so. |Btock| ... T 4 103 —108 |103 —106 104% | 104 
440,100 Do. 1% Pref. Stock.. .. Stoch .. | 4 91104 —107 105 —108 | 1063 | 106} 
440,100 Do. do do. eee soo doe Stock| eee eee 4 109 — 106 103 — 106 II, TI 
855,000 | City and Bouth London 3 m ees ver oo. Stock 12%) 12%) 9 R| 72 — 74 72 — 74 72 72 
54,000 | Crompton & Co., Nos. ee c a 3| 78%) 8 F 719. 24— 3 | 4-3 V o 
55251 р " 0 
100,000; #100, and 901 to 11,000 of £50 red oer eee eee TI 101 —1C6 V 101 —1C6 % eee * 99 е 
99,261 & Swan Utd. El. EL Lat, нА Shares, £3 pd. 1 to 99,261 5| 6 21% i- 1 i- 1 pe | 
: 17,139 . Do. do. 3 01—017,139 eee 5 6 oe 14— 2% 14— 2 eee eet H 
440% ^ Do do do 4% Deb Steck Red” . 100 „ ов ana . | 
100,0007 Do. do. 5% and Deb. Stock Prov. аре ыр 100 eee ee 78 — 83 78 == 83 oe 
112,100 | Blectric Oonstraction, 1 to 112,100. e| 2| 6%] 6% 6% 11— 28 | 18- 2 111 1H 
$1,390 Do. do. 7 Cum. Pref., 1 to 81, 390... eee 2 eee eee ee 21— 8 2 — 3 Tm 
182,500) Do. do. 4 ] Рерр. 1st Mort, Deb. Stock [ITI Stock [TII TT TS 99 —102 (9 —1(2 99 ees 
18,000 General Elec. Oo. ( 1209) Ў Cum. Pref. eee өз? [ITI 10 5 % 5 96 10 — 104 10 — 104 10,5 [TT] | 
50,000 Do. do. Mort. Deb. eee een oe Stock 170 —1C3 100 те 103 eee eec 
85,000 | Нешеу" (W. T) Telegraph Works, Ord. e | В 15 TD 20 20 * 16—17 |16— 17 | 168| 169 
85,000 Do. do. Pret. eee 006 51— 54$ 51— 5 eee eee 
50,000 Do. до. до, 4 ort. Deb. Btock... 109 —113 109 —113 p Жу 
50,000 | India-Babber, Gutta-Percha and Telegraph ока .. Ets 10 * 10 %| .. | 20h— 2334 |‹0—9 | ... |... 
800,000; Do. do. do. 4 % ist ort. Deb [Il] eee 100 ees 100 —108 100 — 103 06% ove 
$7,500 |tLiverpool Overhead Railway, Ordo... . 10| 38*| 34%) 14%) 48— 44 | 4— 44 | .. |... 
10,000 j Do. Pret., £10 paid 90 eec 10 5 TT TT 93 — 10} 91— 10} TT oo r 
7, "500 Parker (Thomas), Ф Limited, Ord., Nos. 1 to 7, 500 оог tee 10 een 6 "TT 144 — 151 144—151 "зч өз i 
z Rosling & Fynn 6 % Cum. Pre dés ses oe | £1 | .. — *. 19/0 to 20 / ... aes 
87,850 | Telegraph бейне and Maintenance oe | 18 | 15 t^ 20 `% 38 — 41 38 — 41 39 | .. 
150,0002 Do. 4% Deb. Bds. Nos. 1 to 1 ‚500 Red. 1909 eee 100 ecc 7 02 —105 102 —105 eee eet 


540,000! Waterloo aad City Railway, Ord. Btook - - ** | 100 -] g 3 [4 3 %| 90 — 93 (0 — $3 91$ | ov 
І 


+ Qooteticns ор Liverpoo! Btoch Excbange. 1 Uniess otherwise stated all abares are fully paid. § From Bradford Share List, 
LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY UE 
Consolidated Te one 555 and Maintenance, n Oldham, Ashton, ша” Hyde Electric (410 
Maroon Blectric je Wiring, —1, | bo. хы 1 Paik va), pd. 1 10 “108. 
From Birmingbsm Share I ist. $ From Manchester Phare List. Berk rote of dicent 8 per cent. (February 6th. 1909). 
ä . a ee j —ĩi15‚X˖· ñ — — — 
MARKET QUOTATIONS, Wednesday, September 17th. 
CHEMICALS. &o. | This week. | Sept. 8rd. |Ine, or Dee. METALS, &o, (soniimued) |ТЫз week. Бер". 3rd. |Ino, or Dec, 
a Acid, he acs oe ee per owt, en 6 Copper Sheet өе ee ee per ton £09 ee 
€ n trie ee ee oe. Det [1.17 0 0 9 u ee ee ee өө per ton £69 £069 " 
а n alio ee ee per ewt. ° eo e " Blectrolytic) Bars e. [er ton EC ee 
6 n erg ds е T oe per owt. 1 oe в 91 1¹ Bheeta eo per ton £76 £16 "T 
a Ап zzcpiac „ Por ewt. 49J- . T 96 n " Rod ‘ ten «e 
: redii, у Күр (erystal) e. Fer ton 2M 18 £88 10 ec 9 10 " Н.О. Wire per lb. ва, 8d. ec 
| ee par ton 200 £88 eo 5 oe ee eo ee рег lb. 8/- ee 
Р Bleschin powder во өө per ton 1 Az eo f Bheet . oe per Ib. B/- ee 
€ Bisuh hide o! Caron se „% pOr ton 216 18 ee R German Silver Wire ee ec per ir, 3b 1/6 se 
a Borax T ee per ton . 418 £18 T h Gutta-percha fine .. ee oe per lb. . Ri. T 
: Bensole (90 : e? ee per gal. 9J. 9j. ee h In Indit-rubber, Para з ee ee per Id. 8,210 Bj4 81 inc. 
(50 s oe per gal. 6 T н Charcoal ВЬее e per ten 416 418 >s 
И « Corper Sult варь oo о per ton 219 £19 . 6 Pig (Cleveland v warrante).. per ton 63,74 63 03 14. dec. 
ee ө» per ton дм au ee 4 3 рет ton From ail | From 411 T 
А „ White s Bogar ee ee per ton * 5 ee 4 Ж Scrap, heavy eo рег ton] 47/6 to 50/- | 41/6 to LOJ- ss 
M otb ] ted By oe „EA. $t u^ ee $ a Wire, galvanised No. 8 ee per tor 16 Py ee 
в e a ee 1126 
E. ыа крап. К per 6,6 n S : Lead, English irt. . Per 1081 56 t 411 öl 
To e rone QM n сте ва. M. ee Sheet ee eo per ton £18 218 ee 
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BRITISH ASSOCIATION, BELFAST, 1902. 


THE FUTURE OF THE TELEPHONE IN THE UNITED 
KINGDOM. 


By J. E. KIRG8SBURY. 


To the members of the British Association the telephone and its 
applications cannot fail to be of interest, for they must ever recall with 
pride that it was at the Glasgow meeting of the Association in 1876 
that Alexander Grabam Bell's invention was first introduced into 
this country bg the Sir William Thomeon of that time, and the 
Lord Kelvin of this. The telephone then was a scientific marvel, 
and attention was centred on its improvement as a talking instru- 
ment. Some of its possibilities were foreshadowed, but its principal 
application was not forescen. The meeting of the Association at 
Sheffield in 1879 coincided with the opening in London of telephone 
exchanges. From that time the science of the telephone has been 
the science of telephonic intercommunication. 

Like all the more recent practical applications of scientific prin- 
ciples, it is in itself a composite art calling to its aid not only 
acoustics and electricity, but of late years more particularly, the 
heavier branches of mechanics and engineering, since the modern 
telephone exchange has anticipated the power schemes by producing 
at one centre the electrical energy required to signal and to talk 
between thousands of stations over lines mostly placed under- 
ground at a considerable cost, and requiring much engineering 
skill. Any one of tbe elements of this composite art 
would afford interesting subjects for discussion. But they 
have been and will be dealt with elsewhere and at other times, 
and will be only very carvally touched upon in this paper. 
The future progrees of the telephone in the United Kingdom does 
not depend upon scientific developments, but upon common sense. 
In this it does not differ from most engineering questions, for I teke 
it that engineering i$ a means to an end; that an engineer would 
derive little satisfaction from the construction of a bridge, how- 
ever beautiful its proportions, if the approacbes rendered it of no 
utility. 

There are at the present time some impediments on the approaches 
which need removal. They are of a political, economical, and 
social nature, and they exist, as I think, largely on account of the lack 
of public recognition of the peculiarities which ditferentiate a tele- 
phone exchange system from other works of practical utility. It is 
my object in this paper to attempt to remove some of the popular 
misunderstandings which undoubtedly exist, and by placing before 
you some of the features upon which telephone service depends, draw 
some conclusions as to its future. You will, of course, be prepared 
fora considerable dip into the past and some reference to the 
present before the future is reached. 

It is necessary to bear in mind that in 1870 various companies 
undertaking the transmission of telegrams were acquired by the 
State, and the work which they undertook was combined with that 
of the Post Office. The Act of 1369 extinguished competition in 
telegraphs, and conferred on the Postmaster-General the exclusive 
privilege of transmitting telegrams. 'The Post Oflice had been 
carrying on this business for six years when the telephone 
was invented. Its development and application to purposes 
of profit ia the United Kingdom took another three years, so 
that telephone exchange companies began operations in London in 
1879. The Post Office claimed that the service rendered by the 
telephone companies was an infringement of the powers conferred 
on the State by the Telegraph Act of 1869. The telephone com- 
panies contested this claim, but it was decided in favour of the 
Post Office in the suit of The Attorney-General v. The Edison 
Telephone Company of London, Limited, tried before Mr. Baron 
Pollock and Mr. Justice Stephen in 1880. 

The reasonableness of the decision is even now sometimes 
questioned, mainly because the Act was passed in 1309 and the 
telephone invented only in 1870. But distinction needs to be 
drawn between (1) а service which the State reserved; to itself the 
sole right of undertaking; and (2) improvements in apparatus for, 
or in the means of carrying out, that service. 

The service reserved by the State was the transmission of tele- 
grams, and in Mr. Justice Stephen's very careful judgment, he shows 
that within the definition of the Act of 1869 “ару apparatus for 
transmitting messages by electric signals is a telegraph whether a 
wire is used or not, and that any apparatus of which a wire used 
for telegraphic communication is an essential part is а telegraph, 
whether the communication is made by electricity or not." Thus 
the telephone was only an improvement in, or an accessory to, the 
cervice of which the State held a monopoly. 

Counsel for the company gave notice of appeal, and the At- 
torney-General, on behalf of the Crown, stated “that of course 
the Postmaster-General is fully alive to the advantages derived 
by the public from telephonic communication, and whatever 
result this litigation may lead to, care will be taken in tbe 
interests of the revenue, and also in the interest of the public, 
that nothing shall be done to stop telephonic communication 
so far as it is required by the public.” This statement fore- 
shadowed the policy which the Government considered it ad- 
visable to pursue, viz, to work telephone exchanges through the 
medium of private organisations or public companies acting uncer 
license. Licenses were issued for a period of 31 years conditional on 
payment of 10 per cent. of the gross receipts. An indication of the 
Government's intention to resume the working of the system at some 
period is given by a condition of the license that the Government 
were to have the right to purcbase the licensee's business at 


septennial periods upon giving six months’ notice, and subject to 
arbitration in event of disagreement on price. The first licenses 
limited communication to four or fire miles from a defined centre, 
the State providing trunk lines between the areas. The limitation 
was found to be inconvenient. It was removed in 1884 and trunk 
wires between towns were erected by the companies. In 1896 the 
trunk wires were purchased by the Post Office aud tbe companies' 
work limited to "telephone areas" based on the requirements of 
localities. 

Efforts have been made to obtain a reduction in the Post Office 
royalty, which has been denounced at various times, and has been 
complained of as a tax on communication, as the newspaper stamp 
was denounced as a tax on knowledge. But even the sufferers 
by it did not universally condemn that objectionable tax, for 
Addison, in the Spectvtor of the day preceding the application of 
the stamp, intimated that he would glory in contributing his utmost 
to the public weal, and remarked that, It is a received maxim that 
no honest man should enrich himself by methods that are prejudicial 
to the community in which he lives, and by the same rule I think we 
may pronounce the person to deserve well of his countrymen 
whose labours bring more into the public coffers than into his 
own pocket." In this mildly ironical way did Addison convey the 
information that of the price paid by the purchaser one-half went 
into the public coffers. The telephone royalty is more moderate, 
und it caunot be said that the labours of the Telephone Company put 
more into the Treasury than is ‘distributed amongst their share- 
holders, but the amount is a substantial one, for during the last 10 
years the company has paid in Post Office royalty £916,000 ia round 
figures. For the past year the royalty was abont £150,000. The 
royalty is a part of that protection of the revenues of the State to 
which the Attorney-General referred, and so far as the companies 
are concerned, it may be regarded as a payment by means of which 
they are enabled to earn dividends, since, without a license, it 
would not be possible for them to undertake the business at all. 

The Post Office not only reserved the right to compete, 
but in some places actually did compete, and in others granted 
licenses freely to competing companies. The inference to be drawn 
from their attitude is, that they were careful not to create a 
monopoly outside themselves, regarded freedom of action as tending 
to the public benefit, and were tatisfied to let ordinary laws work out 
the solution of the problem so long as their sovereign rights were 
maintained and their tribute paid. The service was & new one, 
there had been no previous experience of its working and no reason- 
able forecast could be made. 

The competition which existed between the Bell Company 
and the Edison Company in 1579 ended by the amalgamation 
of the two into the United Telephone Company in 1880 before any 
considerable work had been done; and resulted rather from the 
advantage of combining patent rights than extinguishing any exten- 
sive business competition. But as a subscriber to the Edison 
Company, I am able to bear witness to the advantage of the increased 
capacity of communication which resulted from the amalgamation, 
small as that would seem now. Shortly after the amalgamation a 
company called the London & Globe Telephone Co. established an ex- 
change in London, proposing to charge a reduced rental of £12: 
per annum, instead of £20, the rate then ruling. The company dis- 
continued its operations after a few hundred subscribers had been 
connected, because it was unable to obtain instruments free of 
the Edison patent. As а subscriber to the London and Globe Com- 
pany, I can also speak from experience of the advantage of the 
reduction in telephone subscriptions which resulted from the cessa- 
tion of a duplicate service. The other principal competitive 
exchanges during the patent era were at Dundee and Sheffield, and 
in anticipation of the expiry of the patents, an exchango was 
started in Manchester by the Mutual Company. | 

The Dundee Company was purchased by the National Telephon 
Company at an early stage in its career; the Sheffield Company was 
eventually absorbed, and the Mutual Company lived but a com- 
paratively short period. 

The popular view of these amalgamations is well known. The 
16а] reason has been overlooked. Before formulating it, I will ask 
you to consider wbat a telephonic conversation is, and how it is 
obtained ? 

Let me make а comparison between telephone exchange service 
with which we bave been familiar for a little more than 20 years 
and other services which have existed for much longer periods. 

There are no longer any competing telegraphs in England, but 
let us suppose there are. I desire to serd a telegram to any town. 
Icantake my choice of lines. There is no restriction whatever 
on the delivery of my message to any inhabitant of that town I 
may desire to communicate with. In the rame wsy I may take 
advantage of railway competition by choosing the, cheap est or 
quickest route, or I may prefer to take the longest or most 
expensive route on account of its natural beauties. What would be 
thought of the advantages of a railway competition from London to 
Liverpool if the latter city were divided into two portions, and it 
were ordained that for a destination on one side of St. George's 
Hall it would be nece:sary to travel by the North-Western, aud 
for a destination on the other eide by the Midland,Railway. Let 
us suppose the issue of season tickets. With one season ticket a 
passenger would be able to reach one-balf of Liverpool. If he 
desired to reach the other half as well he would require two season 
tickets, and would need to take a different route for either destina- 
tion. By the division Ido not mean a policeman outside the station 
to direct your cabman by a given street which order he can evade 
at the next turning. You must please to imagine an impenetrable 
barrier. You regard this undoubtedly asa preposterous proposition, 
but it is exactly analogous to the conditions prevailing under com- 
petition in telephony. There аге a restricted number of possible 
correspondents for distinct services or double season tickets if you 
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та to enlarge your area of communication to the fallest possible 
extent. 

The reason why competing services have ceased in the past, is 
because the absurdity of such a situation becomes obvious when put 
in practice. 

Let us see how the subscribers of the lapsed companies fared in 
the combinations which have been made. The Dundee Company, at 
the time of the amalgamation, had 332 subscribers; 152 of these 
subscribers belonged to both companies, and thus had two season 
tickets. Each subscriber to the local company paid £5 103. per 
annum. He thus paid 3:975d. per annum each for the opportunity 
of communicating with 332 subscribers. On amalgamation the 
subscriptions of the 152 were slightly reduced, and of the 180 largely 
increased, but the annual cost of the right to speak with each other 
subscriber was reduced from 3˙975d. to 2°919d., and with the 
increase in subscribers this reduction was continually growing in 
favour of the origiral subscribers. In addition to the larger 
number of possible correspondents in their own locality, the amal- 
gamation gave the subscribers to the local company access to other 
localities, thus adding considerably to the value of the telephone to 
them. The influence of a widespread telephone net to adopt a 
Continental expression—may be compared with the force of gravity. 
Sooner or later the smaller local body if it do not evaporate 
altogether must be attracted to the larger body. And if the 
repellant force natural to competitors should retard unduly the 
operation of this attractive force, then the latter will inevitably be 
assisted by some superior power in the interest of the public weal, 
for it must be remembered that the proprietors of exchanger and 
the subscribers thereto are not the only people concerned. The 
general public experience some of the drawbacks of this competi- 
tion. Asan example, I may cite an instance from Scandinavia—a 
part of the world frequently referred to in connection with the 
advantages of competition in telephony. About the time of the 
competitive services in Dundee, rival companies were giving the 
citizens of Christiania the same advantages when (August 20th, 
1°84), “The Municipal Council resolved, in accordance with the 
proposal of the Executive Committee, to notify the International 
Bell Telephone Company, and the Christiania Telephone Asso- 
ciation, that after two weeks they shall not be allowed to 
tun new telephone lines over the public streete, squares, &c., 
and the Council appointed Messrs. Birch, Reichenwald, Anderson 
and Christopherson toaid the Executive Committee in negotiating 
with the telephoue companies an amalgamation into a single com- 
pany.” The round-table conference succeeded in its efforts, the 
competition ceased, the number of subscribers grew rapidly, and 
the exchange has since been acquired by the Government. 

The experience of Dundee was not repeated in the United King- 
dom for & number of years, because the National Telephone Com- 
pany were protected by patent rights. On the expiry of the patents, 
& number of public-spirited citizens of Manchester combined 
to remove from their town the stigma of being dependent on a tele- 
phbonic monopoly, and to demonstrate to their predecessors of 
Dundee the iniquity of being bought up at a profit. They formed 
the Mutual Telephone Company, of Manchester. 

Tbe Mutual Company was in due course acquired by the National 
Company. At the time of the amalgamation, 492 of the 1,349 
subscribers of the Mutual Company also subscribed to the other 
company. The ratio of subscription to number of subscribers, that 
is, the cost of the opportunity to communicate was 1:320d. per 
subscriber per annum. On amalgamation it was reduced to 567d. 

In the Parliamentary Committee Report of 1895 it is shown that 
the average payments of the Mutual subscribers were £7 8а. 6d. 
per annum. The average rate of the other company is not 
given. The normal rate was £10. The average would probably be 
slightly higher. The total payments by the people of Manchester 
before and after amalgamation were approximately as follows:— 


Before amalgamation :— 


National ... 3,374 at £10 0 0 £33,740 
Mutaal 1,349 at 7 8 6 10,016 
4,723 £43,756 
After amalgamation :— 
Combined subscribers 4, 723 
Less duplicates 492 
4,231 at £10 0 0 £ 42,310 


Whilst the latter total is lower, yet in the absence of definite 
information as to the National Company's average the figures must 
not be taken as more than an indication that, to the then existing 
subscribers, there was no very material change in the total cost of 
the service. 

But this, even if admitted, does not go far with the advocates 
of competition. The contention is, that the lower rate was æpay ing 
rate, and that all subsequent subscribers have been overcharged by 
reason of the absence of competition. 

The olaim that the lower rate was a paying rate is baacd on 
the assertion that, during the existence of the competing companies, 
they were able to make both ends meet. I neither confirm nor 
combat the assertion, but I wish to correct an impression which is 
very natural to the mercantile mind. It is that on the fixed sub- 
acription plan every additional subscriber isa monetary gain. 

- A new subscriber adds to the working expenses, in that he not 
only makes calls himself, but increases the calls of other sub- 
scribers. With the growth of the exchange there is an increase 
in the apparatas or plant used in common, sach as junction wires 
and switchboards, as well asin the number of operators. Hence, 
with the same class of equipment, the increase in subscribers leads 


to a disproportionate increase in cost of plant and working 
expenses. 

The reason why the working costs at the present time are not 
considerably higher than in earlier yeara is, because the class of 
equipment is not the same. Improved appliances have been 
introduced, additional plant has been erected or old piant re- 
organised, enabling the work to be done more economically. 

But these improvements have cost money, and it will at once be 
seen that upon these early exchanges, which are so often referred 
to, further expenditure would need to have been made without an 
increase in revenue, and from this may be seen the importance of 
making an allowance for deprociation before arriving at the coat of 
the service. Depreciation in telephone plant must not be con- 
founded simply with the wear and tear of ordinary machinery. 
Certain portions may be claimed to be practically indestructible 
in themselves and yet require considerable depreciation allowance.. 
This arises from the changes caused by growth whereby plant is 
displaced even though capable of continued use. 
laid down for universal application. There are instances of 5 per 
cent. and of 15 per cent. being allowed, but the medium figure is 
more general. | 

As I have said, the real lesson of the amalgamation was never learned. 
The apparently profitable nature of telephone enterprise, the in- 
variable maintenance of the rates at the higher level, conveyed an 
impression which has been sedulously fostered that the absorbing 
telephone companies were simply seeking, in Addison's words, to 
enrich themselves by methods that were prejudicial to the com- 
munity,” and Parliament determined by the Act of 1899 to develop, 
by the aid of the ratepayers, that competition which: had so far 
failed under private enterprise. 

Two municipalities, Glasgow and Tunbridge Wells, have taken 
advantage of the permission, and history js repeating iteelf in its 
usual way. 

The first annual report of the Telephone Committee of the 
Glasgow Corporation shows that £192,693 14s. 3d. has been spent 
in equipping an exchange for 5,404 stations. ‘‘The stations are sub. 
scribed for by 4,697 persons and firms; of these 2,059 have never 
been telephone subscribers before." This may be taken to mean 
that all the other subscribers to the municipal exchange are aleo 
subscribers to the company’s exchange. The average:capital expendi- 
ture per person or firm (not per station) is £41, but the total 
expenditure includes work which is very properly undertaken in 
advance of requirements, and it is a reasonable inference that with 
а comparatively small additional expenditure sufficient aubscribers 
could be added to reduce materially the above aversge. It is fatile 
to take only the cost of the useable lines, because there always will 
be considerable excess. I want only to make a comparison between 
the useful and the useless expenditure. At a capital outlay of £35 
each, 2,059 new subscribers give a useful expenditure of £72,065, 
and 2,638 a useless expenditure of £92,330, It is not necersary 
for me to suggest how very much more useful that useful 
expenditure would have been if it had widened the field of the new 
subscribers. 

In Tunbridge Wells the same results of duplicate subscribers and 
duplicate subscriptions are found, as was inevitable. 

The necessity of anticipating demand, and the supply of plant 
largely in excess of that actually used, is inherent in telephone 
service. Conduits in anticipation of cables, cable in anticipation 
of subscribers, switchboard equipment in eacess of immediate 
requirements; all these necessarily exist in any well-planned 
exchange. 

Every subscriber must bear his proportion of the excess, since, of 
the revenue obtained from the subscribers, a portion must be devoted 
to interest on capital. Duplicate the system, and, if they are equally 
well planned, you double the surplus plant, the capital expenditure 
therefor, and the subscribers’ burden thereon.  - 

Compare the action of these municipalities with the admirable 
arrangement concluded by the Postmaster-General in London, 
where every subscriber to the Post Office system is in communica: 
tion with all the 40,000 subscribers to the previously existing system, 
so that duplicates are unnecessary and no expenditure is wasted. 
Competition is a check—-a means of preventing undue profit being 
made by the producer of a commodity or the supplier of a service, 
and the maintenance of the check requires the continuance of the 
competition. Technical advocates of competitive telephony realise 
its temporary character, as will be seen from the published 
report of the Glasgow engineer recommending ancther English 
municipality to undertake competitive service. Dealing with the 
question of intercommunication between the rival exchanges, he 
saye, “ Intercommunication locally from the beginning would render 
the development of the Corporation exchange difficult.. But 
when the Corporation’s exchange bas become larger the conditions 
will be reversed . . . . On reaching that point, intercommunica- 
tion migbt be insisted upon by the Corporation with every 
advantage, for the effect would be to complete the ruin of tke 
opposition system." . 

It might be argued that it is not the province of a municipality 
to “complete the ruin” of an enterprise rendering a useful service to 
any of its ratepayers. It might be suggested that the attempt to 
destroy sometimes results in being destroyed, but I prefer rather 
to approach the consideration of municipal telephones in a spirit of 
sympathy with the municipal ideal, and a realisation of the 
advantages which may sometimes be obtained by collective effort. 
It is not surprising that, in the absence of an accurate conception of 
the nature of telephone exchange work, a municipality should be 
regarded as а suitable body to undertake it. The first idea that 
occurs to one is that the municipality is the local’authority, and yet 
as applied to a telephone area a municipality is only one of several 
authorities, for whilst the business centres throughout the kingdom 
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have grown, the municipalities remain to s very large extent simply 
extensions of the old parochial system, and the extensions bave not 
been carried far enough. The telephone area is the whole district over 
which the business and social relations of the locality naturally flows, 
but in ite flow it covers numerous ownerships. There is no rivalry 
equal to the rivalry of neighbouring municipalities; there is not a 
common interest, and in the absence of identical interests, there is 
difficulty in obtaining agreement in policy or on the details of 
carrying out a policy. 

Agreement may sometimes be obtained as the result of an 
enthusiasm against what is regarded, rightly or wrongly, as a common 
foe; it may be continued while the contest lasts. Assume that the 
ruin of the opposition is completed, will the cohesion continue? 
Localities change their condition, The fashionable quarter to-day 
is the business quarter to-morrow. It is the interest of the outlying 
district to develop its resources. It is the interest of the older 
and larger municipality —the predominant partner in the telephone 
atea—to retain its prestige, to prevent the development of its 
rivals. The telephone will be an important factor in such rivalries. 
Unless it be in independent hands it is easy to foresee a splitting 
up into smaller units, adding to the confusion, increasing the cost, 
and generally working to the detriment of the service. 

The successful supply of electric light, for example, by munici- 
palities must not be regarded as any criterion of a similar result in 
the case of telephone exchanges. An electric light station contains 
a producing plant, the streets carry distributing mains, the service 
is from the centre outwards, and tbe entire plant from centre to 
extremities is under one control A policy may be initiated and 
enforced without regard to outside considerations. Telephone 
exchange service, on the otber hand, requires that the system 
should work in with other systems. 

Traffic between two places calls for provision for outgoing calls at 
one exchange and provision for incoming calls at another exchange. 
Independent views at either exchange are incompatible with suc- 
cessful working. Neighbouring municipalities running tramway 
services might so arrange that there could be no through communi- 
cation, but the inconvenience occasioned to the passenger would be 
only that of stepping out of one carinto another. The equivalent 
in telephone service would be the stoppage of communication 
altogether. | 

One of the arguments urged for local control is that a large per- 
centage of conversations are local But compare the value of a 
local conversation with a long-distance conversation, and it will be 
seen how important it is that no impediment, either of an engi- 
neering or administrative nature, should be placed in the way of such 
communications. Experience shows an almost inevitable tendency 
to local or individual preferences, both in the way of engineering 
and management; and experience shows also not only the practical 
difficulties arising from such preferences, but also the greater diffi- 
culty of applying a remedy. 

It is sometimes assumed that competition is necessary in order to 
increase tbe number of subscribers; I will give an example of 
phenomenal increase without competition. On January lst, 
1894, there were about 10,000 stations in New York. On 
January 1st, 1902, there were 72,189 stations in only a portion 
of the area which was included in the 1894 figures. This 
considerable increase over the previous progress is attributed 
to the adoption of a rational system of charging. Up to 1894 
there was a flat rate,” the same subscription for large user 
and small user, In 1894 the message rate system was applied, 
With the result that the telephone service bas become available to 
the small user, and enormously increased in value to all subscribers 
by widening the field of communication. This method has algo been 
adopted for the Post Office system in London. It was proposed for 
adoption some years ago by the National Company, in Sheffield, 
but the subscribers rebelled against it. 

I bave remarked on the extent to which the future bas to be 
anticipated by present expenditure. Each new subscriber involves 
capital outlay, and new present work invariably includes some 
margin for future use. 

The amounts expended during the past five years in adding to 
the exchange construction and equipment of existing services by 
similar organisations in the United Kingdom and the United 
States compare as follows :— 

National Telephone Licensees of American 


Company. Bell Telephone Company. 
1897 i £460,937 £973,063 
1898 an 682,506 1,489,499 
1899 ae 742,151 3,189,892 
1900 8 834,772 4,382,908 
1901 ge 536,793 4,400,000 
£3,257,159 £14,435,362 


cd 


In making these comparisons, I wish rather to draw attention to 
the yearly growth than to compare the totals. In tbe United 
Btates there is considerable growti in new expenditure from year 
to year. Io the United Kingdom there is a fairly gradual 
increase to 1900, and a decrease for 1901. The difference suggests 
some reason. | 

I think it will be found in the fact that in the United States the 
companies supplying the service have no limit to their existence. 
In the United Kingdom the company supplying the service dies in 
1911, or, to put it more accurately, its right to continne tbe business 
dies then. To the Parliamentary Committee of 1898, Mr. Forbes 
stated that it would be the policy of the company not to embark on 
new expenditure after 1904, but to maintain their existing system 
in the best condition till the expiry of the license in 1911. By the 
Tele zraph Act of 1899 it is provided that the licence of the National 


Company shall be extended in those areas in which competitive 
services are started, the restrictive berrier against intercommunica- 
tion being gradually broken down. With longer life the hesitation 
to undertake further expenditure disappears, for the longer period 
in which returns msy be obtained warrants new investment by tbe 
company. 

NODE can borrow easily and cheaply. We thus bave 
financially & most anomalous situation. Money can be spent on 
competitive systems, which are the most азба, which give the 
masitam of inconvenience with the minimum of public benefit, 
but money cannot be spent on developing the existing system to 
which additions can be made at a minimum of cost with a maximum 
of benefit. The future of the telephone depends very much on the 
present, for equipment for present subscribers includes some 
provision for future subscribers, and present starvation means future 
weakness. / 

The engineering and construotion work should be on а scale tbat 
provides for considerable growth, and of a kind that will give 
reasonable expectation of satisfactory results when that growth is 
attained. On sound financial principles work on sucha scale cannot 
be undertaken on the terms of existing licenses. The best that 
could be expected with a sole tenant is a reasonable surplus on 
present requirements. The best that can be expected from com- 
petitive services with unremnnerative rates and short tenure is 
hand-to-mouth construction work and speedy dilapidations. 

The existence of duplicate services designed and operated with- 
out regard to one another necessarily means that on the expiry of 
the licenses it may be found better and cheaper for the State to 
Jay down a new system than to attempt to combine the existing ones. 
I regard it, however, as extremely doubtful whether competitive 
systems will continue to the end of the license, It seems to me 
that the result of the competitions now in progress may be easily 
foretold. I venture the suggestion that competition by munici- 
palities was provided for under a misapprehension of the nature «f 
telephone exchange service, and a miscdnception of the results, 
direct or indirect, which might be expected. I venture further the 
suggestion that those municipalities which have undertaken such 
competition have done so under a mistaken view of the benefits to 
be obtained and the cost of obtaining them. But І bave too great 
а faith in public opinion to doubt that as the lessons are brought 
home the result of existing competition will be the same as 
previous competitions. Duality will give way to unity as the only 
reasonabie method of conducting the work. Unfortunately the 
disadvantages must be apparent and realised before they are re- 
garded, and probably much expenditure will be incurred before the 
mistake is recognised. In the meantime the future progress in the 
practical use of the most beautiful and most useful application of 
science wbich the past century produced will be seriously impeded. 

The removal of any disadvantages of a public kind which 
impedes the progress of science," is one of the objects of the 
British Association. The impediment is so much of a public kind 
as to be fraught with peculiar difficulties, and to involve importar.t 
considerations of imperial and local politics wbich are out of our 
province. I can only hope that the subject may be considered 
solely from the point of view of the “public weal,” and that 
scientific inquiry may have some share in reaching conclusions. If 
that be the case, I do not hesitate to express my own belief that 
the future of the telephone in the United Kingdom will be frce 
from competition, free from the expense and waste of war, 
developed by the certainty of permanent utility, and cheapened 
by the economy which unity of oontrol and permanent work will 


attain, 


—YPÓ—— ÉD 


THE APPLICATION OF ELECTRIC POWER IN 
THE IRON AND STEEL INDUSTRIES.* 


. By D. SELBY-BIGGE (Newcastle-on-Tyne). 


IN the year 1894 the author had the honour of reading before this 
Institute two papers dealing with the subject of Electric Power 
Transmission, having regard especially to the driving of works 
machinery by means of electricity. At that time the subject was a 
comparatively new one to the owners of works in Great Britain. 
The papers read were purely of a technical nature, and dealt with 
the methods the suthor then thought most suitable to be employed 
in driving works electrically. Since that date a great number of 
papers have been read by well-known authorities on this subject. 
In bringiug another communication before this Institute it i$ now 
the author's endeavour to read a paper on somewhat different lines, 
and one which will prove not only of interest but of actual use to 
works owners and managers in England. The paper therefore will 
deal chiefly with actual facts and figures, and with data of a 
practical nature, collected from a great number of different 
sources. 

During the past 12 years the author bas been almost exclusively 
engsged in the remodelling of the driving arrangements in 
engineering works, iron and stecl works, shipyards, factories, and 
mining operations from steam to electricity, and he bas almost 
invariably been met with the question—Can you show us by any 
facts or figures actual savings which can be directly attributable to 
the change from one system to the other? It has not, however, 


* Paper read before the Iron and Stecl Institute at Düsseldorf, 
September, 1902. 
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been possible for him to deal with this matter in the form of a 
paper until the present time, as in the early days no data were 
available, and.even in subsequent years accurate data have been 
most difficult to obtain, The following cases and figures may, how- 
ever, prove interesting to the members of this Institute. 

Savings Effected in )1 оті з. — Вот the Hamburg quayside cranes the 
total working expenses were as follows:— Wages for cranesmen, 
coal or electric current, cleaning and oil (excluding, however, 
repairs) per 10-hour run per crane, taking the average during the 
year: 


Cost per 10. 
hour run. 
1. Brown single-steam crane ... 10s. 
2. Steam-winch crane ... is Зз, 1893—94 
3. Steam crane driven through 
pipes from steam plant  ... 128. 
4, Electric crane ... E эз 78. 1898 


The steam cranes are stoked with cinders only, which in 1893—94 
cost about 11d. per cwt. The electric cranes take current from the 
public supply at about 2d. per xw.-hour. (1) and (2) have a 
boiler on the crane itself; (3) takes steam from a larger steam 
plant through pipes (about 20 are thus supplied). 

In 1901 the working cost of 182 Brown's cranes came to lis. 4d. 
per crane per 10-hour run, whereas that of the electric cranes was 
the same as in 1896, viz., 78. 

In 1898 the steam cranes lifted 1,825,880 tons in 315,083 hours, 
the working costs amounting to £20,516 4s., so that the cost per 


310574 _ 1302 shillings, 
315,083 
or about 18. 4d. per working hour. The cost per ton lifted would 
be 0:2247 of a shilling, or nearly 2d, 

The electric cranes lifted from January let, 1898, to September 
30th, 1898, 77,697 tons m 10,190 working hours, the cost being 
2,664 shillings for current (2d. per x w.-hour) and 4,462 for wages, 
&c. Thus for 1 ton of goods lifted, the cost is nearly 1d. 

Taking next the case of tbe Westinghouse Air Brake Company, 
Wilmerding, Penn., U.S.A., the boilers in this shop were formerly 
driven in groups, 30 steam engines, aggregating 1,975 H. p., being 
used for the purpose. The engines were supplied with steam from 
the central boiler plant. For tbis system was substituted an 
alternating current system, the generators supplying induction 
motors driven by Parsons steam turbines; the shafting used was 
divided into shorter lengths, and the 30 engines were replaced by 
57 motors, aggregating 1065 up. In order to have av accurate 
comparison of tbe two systems, several tests were made, extending 
over some days, with the following results: -The reduction in steam 
consumption was found to be 40 percent. and the reduction in 
coal consumption 32,4; per cent. 

Before a meeting of the Franklin Institute in 1901, Mr. Samuel 
Vauclain, superintendent of the Baldwin Locomotive Works at 
Philadelphia, U.S.A , stated that if electric driving in their works 
should be abandoned the manufactured product would cost 20 to 
25 per cent. more for labour, and the tloor space would have to be 
increased 40 per cent. to maintain the present output. 

In an excellent article written by Mr. Alexander Richardson, 
upon Mesara. Vickers, Sons & Maxim's works at Barrow'-in-Furaess, 
and published in the July number of Traction and Transmission, he 
gays :— | i 

t No special data have been taken as to the cost of running this 
station separately, but it may be noted that the cost per unit genc- 
rated during 1901 at the engineering works station was 0 77d, 
which includes coal, wages, water, rcpairs, and all works cost. The 
economy resulting from the substitution of electric power for steam 
is shown by the fact that the average monthly coal consumption for 
three winter months in 1898, when only steam-power was used in 
the shipyard, was 476 tons, whereas for the corresponding period in 
1899, after electric power was adopted, the average coal corsump- 
tion was 232 tons, being almost exactly half the total required for 
eteam-power. Thie, too, notwithstanding thc fact that many new 
macbines had in the interval been added in the platers’ shed, and 
that the amount of lighting done had been more than doubled. 
The truc saving is probably nearer GO per cent. than 50 per cent. if 
this extra load be taken into account." 

At a large colliery in South Durbam the pumps were originally 
of the spear rod type, worked from bank, and the pumps delivered 
about 1,000 gallons per minute against a bead of 400 ft. 

Owing to the room which these pumps occupied in the shaft, and 
it being desired to put in another cage, which could not be done 
with the pumps in tbe shaft, the pumps were removed, and in their 
place was substituted a horizontal compound-coupled engine of 
400 E.P., ono 250-Kw. dynamo arranged to drive the two pumps at 
present installed, also an additional pump, and the coal-cutting 
machines. 

This machinery was placed at a colliery where they were able to 
utilise coke oven gas. The colliery being 1,000 yards from the 
shaft where the pumps were originally installed, the current was 
carried overhead by cables and down the shaft to two sets of 
11 x 18 three-throw pumps, each delivering 500 gallons per minute 

against a head of 400 ft. | | | 

It is estimated that the saving in fuel alone ia over £1,500 per 
annum; in addition to this the shaft can now be used for winding, 
and the output of tbe colliery is very considerably increased. 

In one of the collieries in Northumberland the workings were 
pumped by means of seven single-barrel pumps, each set delivering 
about 100 gallons per minute, these pumps being driven by an 
endless wire rope from two hauling engines, steam being supplied 

by locomotive boilers underground. — : 

This plant was taken out, and in ite place was substituted a 
torizontal engine with automatic triple-expansion gear driven on to 


hour (inclusive of repairs) amounted to 


a dynamo, and the existing pumps were utilised, the pumps being 
driven through machine-cut worm gear by 6-н.р. motors, and in all 
eight sets were so arranged. 

The total cost of the electric plant, exclusive of erection, was a 
little over £3,000, and the annual saving was from £1,500 to 
£1,800. 

At а colliery in Scotland in which the workings were originally 
drained by means of:—(a) a spear rod pump to the shaft bottom. 
(band c) two duplex pumps underground with steam pipes, the 
furthest pump being about 800 yards in-bye, it required seven 
men to attend to the pumps, and the consumption of coal was about 
14 tons per day. This plant was taken out, and in its place there 
was installed a horizontal compound-coupled engine of 250 K. p., a 
130-xw. dynamo, one eet of three-throw pumps 11 x 18, delivering 
500 gallons per minute against a head of 600 ft., and one 150-н.р. 
motor for driving same. The work with the new plant was done iu 
eight houra per day, the consumption of coal was 2] tons per day, 
and the whole installation was looked after by three men. It was 
estimated that the annual saving exceeded £3,000, so that the total 
cost of the plant, including erection and everything, would be paid 
for in less than two years. 

With electrical driviag of hauling gear at the Ewald Colliery, 
Germany, it has been found that, not taking into account depre- 
ciation, discharging 1 ton kilometre of coal from the mine costs 
about 3:39 pfennigs (one-third of a penny). 

A balance-sheet for July, 1895, shows a clear saving in cost 
against that of July, 1894, of 5,512 marks, the economy beinz 
effected by the electric hauling gear. 

The quantity of coal discharged up to July, 1894, for 25 working 
days amounted to 107,000 truck kilometres, at 06 of a ton per 
truck, 50 horses being at work, so that the monthly work of each 
horse amounted to = = approximately 2,140 truck kilo- 
metres, or 2,140 x 0'6 = 1,281 ton kilometres, without counting 
trucks carrying bricks, wood, or lime, or running empty. 


The daily work of each horse was iE = 85'6 trucks per kilo- 
metre, or Rn = 5136 ton kilometres. 


The monthly cost per horse is as follows:—100 marks paid for 
hiring; 54 marke, wages for driver, proportion of expenses for 
stable boys, &з., together, 154 marks for 50 horses; therefore = 
7,700 marks, not counting 6 marks per horse, or 300 marks per month 
for 50 horses for shoeing, water, and amortisation of the under- 
ground stables. 

If, therefore, the daily work of the horses is 85:6 trucks ре 
kilometre, there would be 51:5 horses necessary for the month of 
July, 1895, for the whole transport of 118,962 truck kilometres in 
27 working days, which would mean a cost of 51:5 x 154 = 7,931 
marka, 

Exclusive of amortisation of the capital, the cost of the mecha- 
nical hauling gear is as follows :— 


Marks. 

1 Foreman vs EN ees -— * 19000 

2 Day attendants si ius 928 . 19775 

4 Night attendants Hate ii Bs . 47345 

34 Men for rope repairs ... $n is .. ) 32807 

175 Different amounts for extra work, &c. .. 06215 

Total of wages —. 1,75142 

Extra expenses T. jos T 885 . 145˙82 
(320 volts, 110 amps. = 35:2 xw.) for the steam 

engine o7 = 5038P,  .. .. .. 59151 
(1 U P. hour = 0:024 marks monthly, 27 days х 

16 hours x 50:3 x 0:24 = 521:51 marks.) 
Total working costs T e. 2,41875 


— —ñ3 


Not taking into account depreciation and interest, in the month 
of July, 1895, there would be a saving of 7,931 marks — 2,119 
marks = 5,512 marks against tho same month of the year before. 


7,700 0 ` ; 
„ = 12 1:2 of a penn 
That amounts to 107,000 x 06 12 pfenniga ( penny) 
per ton kilometre if worked by horses, and for the mechanical 
2,418 73 


i duda NE E j -third of a penny). 
hauling gear 118,96 x 06 3:39 pfennigs (one-third of a penny) 
The cost of amortisation will no doubt be balanced on account 
of the saving of 51:0 x 12 = 618 cubic metres of fresh air per 
minute for nine horses, because of the reduction in costs for 
repairs, &c., and above all, on account of the greater regularity of 
working. 

If, therefore, it is desired to fix the working cost at, say, 150,000 
marks for running expenses, inclusive of reserves, 2,250 marks per 
month, 18 per cent. for amortisation and interest would have to 
b2 taken into account, and thus raise the total cost for the 
mechanical working to 2,419 + 2,250 = 4,669 marke per month ; 
713°772 
pfennigs (a little-more than one halfpenny), amounting only to half 
the cost of working by horaes. | 

A good example of the great difference in cost of working wil 
be found in the statement that the total cost of transporting one 
ton 3,280 ft., if electricity із used, amounts to oaly 03 of а penny 
whereas if horses are u- ed, the cost amounts to 12 of a penny. 


or, in other words, a ton kilometre would cost 
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The majority of us do not realise the great losses in driving 
shafting, with all its bearings, pulleys, gears, and ropes; it amounts 
to several millions of horse-power every hour in the year. 

In a Portland cement factory in Westphalia it bas been found 
that of the 400 н.р. of the steam engine, 70 n.r. were used for 
driving shafting alone with no load, and since this factory is work- 
ing day and night, we may say that during & year of 300 working 
days, 300 x 24 x 70 = 504,000, or more than half a million horse- 
power-hours are wasted, which means at, say, 4d. per horee-power- 
hour, a sum of £1,050 per annum. 

For driving a ventilator in a cement factory, 15 н.р. were 
transmitted a distance of 263 ft. Two shafts, a reducing gear 
and four belts were used, and exact measurements showed that 
8:1 H.P. were absorbed by shafting and belts. 

Since the ventilator had to work day and night, this small trans- 
mission caused a yearly loss of 8'1 x 24 x 300 (working days per 
annum) = 58,320 H.P.-houre, 


COMPARATIVE COST oF WORKING 


— e 


THE CONTROL OF ELECTRIC MOTORS IN 
FACTORIES. 


. = = 


Br N. C. WOODFIN. 


A DIFFICULTY that sometimes hinders the adoption of 
electric motors in factories, more than their first cost, is the 
ignorance of the non-electrical man of the facility with 
which they can be operated, or, rather, while he may partly 
gee the advantages of direct power application and the 
gaving of idle shafting with its continuous absorption of 
power, he may have a lurking suspicion that these advan- 


HypDBaULic AND ELECTRIC Lirrs. 


Cost of average | Number of 


Type of litt, Load. Source of power, 1 up and HL | No Remarks. 
pence. 
ызы e "MUT | = 8 0-08 
Electric 7 cwt. | Manchester Corporation 50 | '159 6:3 | n Conditions unfavour- 
able. Current at 23d. 
Hyd. suspended н.р. 7 cwt. Manchester Corporation 50 2 315 | Calculated from published scala. 
Hyd. suspended r r. 7 wt. Manchester Corporation 50 | 445 2:2 | 5 at 6d. per 1, COO gal 
| | ons. Pressure, 50 lbs. 
Electri: 9 ewt. Private supply 50 | '066 15 Observed. Conditionsordinary, 
| urrent a . 
Hyd. suspended н.р. : ne ae vods те Со. 50 FUA s peer Oa areal 6 
Electric "e cwt. gow Corporation ... ve urrent a . 
Hyd. suspended н.р. 9 cwt. | Glasgow Corporation ... 50 } "212 47 Calculated from published scale. 
Hyd. suspended нр. 12 (ewt. London Hyd. Power Со. 50 | `35 2 86 Observed. 
Hyd. suspended ир. 9cwt. London Hyd. Power Co. 50 287 3°5 | Observed. 
Hydraulic ram. H Р. 12 cwt. 50 | 42 | 24 | Observed. 


London Hyd. Power Со. 


It has been found that belts of 3, in. thickness, at a speed of 
about 20 ft. per second, and the usual pulley diameter waste about 
2 Ibs. per g in. of belt width. Simple cast tooth gears work with 
an efticiency rarely over 90 per cent., and worm gears hardly ever 
attain an efficiency of 50 per cent. 

It we take works driven by steam-power, we find that the losses 
in shafting alone are very considerable. In the case of a wagon works 
this was found to vary from 22 per cent. to 57 per cent., and in the 
case of an engine works it was found to vary from 25 per cent. to 
70 per cent., the average being 42 per cent. At another engine 
works, where fairly long lines of shafting and comparatively a small 
number of tools were used, the loss was 75:6 per cent. 

Given below in tabulated form are some particulars of the shafting 
loses in different works, from which it will be seen that the loss 
varies from 39 zer cent. to 77 per cent. It is obvious that, other 
things being equal, the greater the average distances of the 
machine from the driving engine the greater is the loss in shafting. 


| 
[ 
| 
| 
| 
| 
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ИШ: 
Se ә *. ы е a . 
* gef Ög Bsa 282 ES 8. 
Nature of work. | = ars 33 z028 we . 5 eT 
з обе 22 ‘34 cg xg “5 
B osa 5 278 z^ xo x 
5 е 
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Wire drawing and 
polishing .. 400 39 3 14 58 37 1:76 
Steel stamping «nd 


polishing wx. GA. GF 3 98 35 84 2˙4 
Boiler and machine 
work 38 65 3 477 21 555 48 


| Heavy machine 


work Ge. 112 57] 1 57 23 58 45 
Light machine work 74 54 1 8 4 69 qu 
Manufacture of 

small tools T 47 57 1 25 Dy 24 : 

Do. 190 57 1 436 43 309 T 
Screw machines and 
screws ... o. 941 47 1 633 38 63 23 


To be continued.) 


Cromer.—An inquiry has been held by Major C. E. 
Norton, R. E., on behalf of the L. G. B., into the application of the 
U.D.C. to borrow £25,000 for the establishment of electric lighting 
works. Messrs. O'Gorman and Cozens-Hardy are the engineers. 
An agreement has been entered into with Messrs. Edmundson's 
Electricity Corporation to carry out the construction to the 
salisfa:tion of the Council's engineers. The Council can take over 
the works at seven, 10, or 14 years. са 


іасев are counter-balanced by the addition of the many 
fittings and contrivances which he is told are necessary for 
the operations of starting, stopping and regulating the 
speed of the machine, and to prevent its being damaged by 
overload. 

Though there are several fairly good starting switches on 
the market, they are all more or less expensive. How is it, 
therefore, that these bave not yet reached that perfection 
which includes simplicity and cheapness, as well as absolute 
protection of the motor ? Perhaps it is because the inti- 
mate relation of the switch to the motor has not always bcen 
kept in view, and it is questionable whether, from the point of 
view of obtaining a perfect adaptation of this important 
adjunct of electric driving to its work, it is desirable that 
inotors and starting switches should remain the productions 
of separate manufacturers, seeing the amount of loss and 
extra expense that users suffer thereby. 

Starting switches ought to have the whole of their work- 
ing parts enclosed in suitable cast-iron boxes, affording prc- 
tection from weather, and entirely preventing interference 
with any of the electrical conductors, only a strong simp!e 
lever being allowed to project from the box and operating a 
bar inside, which is securely attached to, but strongly insu- 
lated from, the electrical movable arm. i 

It is often the case that an insecure connection of the 
magnet wire of a shunt motor leads to a breakdown, becanse 
the relative importance of this wire is seldom understood by 
the user, and is sometimes not attended to by the wireman 
who connects up a machine. 

Ween it is remembered tliat a motor of the shunt type 
must have at least three terminals, which are often expot ed 
on the outside of an enclosed motor, and also tliat a starting 
switch for this must have five terminals (that is, providing 
for two-pole make-and-break of the circuit, which is emincntly 
desirable), it is seen that with the switches mounted on an 
ordinary slate, with the resistances in a suitable cast-iron 
box behind or underneath as the case may be, there appears 
what may be readily regarded by the non-technical user 
as а complicated piece of apparatus (independently of 
the motor, itself curious enough) which is so objectionable 
in the yard or shops of a great industrial establishment, 
where many labourers and apprentices are employed. In 
order to simplify matters, therefore, it is suggested that 
starting switches ав separate contrivances should be done 
away with in the ordinary applications of driving motors in 
factories, and the switch should be looked upon as part of 
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the motor iteelf, which it really is, since no motor is com- 
plete without it. - In most enclosed motors it would not be 
difficult to provide space for the working parts of a starting 
switch, by suitably designing the cages or carcases to give 
room for this addition. When one considers the great ad- 
vantages of having a motor with its starter complete in itself, 
ready to be directly attached to а pair of mains anywhere, 
one wonders that this plan is not more adopted. If you want 
to sell an article, make it as simple and easy as possible to 
the man who is to usc it, and he is far more likely to take to 
it and buy more. | 

Among the points gained would be greater ease of instal- 
ling ard connecting up (only two connections to make), 
removing expense of starter box case and separate fixing and 
wiring of this, entirely doing away with the bother which 
arises when a man objects to pay 10 per cent. extra on the 
price of a motor to cover the starting switch, convenience 
of testing and running motors in stock and showrooms, 
the prevention of interference with magnet and armature 
connections, and the consequent simpler and more mechanical 
appearance of machines, One might even suggest, in order 
to further perfect the enclosed motor, the insertion of a 
spring-controlled cheap electro-magnetic or other ammeter, 
with a dial marked in horse-power, or merely with zero and 
quarter-load marks that would show what the motor was 
doing, and when it had reached its maximum. This addition 
would mean just another glazed hole at some convenient 
place in the case of the machine. Such an instrument ав the 
Phoenix ammeter could be used; it need not be jewelled, 
and is sufficiently unaffected by other magnets close to it. 
The only two terminals that will be required for our com- 
plete motor on the outside of the case might be made in the 
form of a strong well-insulated bayonet joint, so that to 
instal and start a motor anywhere after cementing it down, 
or fixing it to the work it has to drive in &ny convenient 
way, all one would have to do would be to put in the plug 
(which should be capable of being easily and securely wired 
by an inexperienced person), push over the starting lever, 
acd then the machine would begin running. 

There must be between this plug fitting and the armature 

all the adjuncts of a complete starting switch, quick in 
action, compared with the time it would take to remove the 
plug; this must be made so as not to be too quickly taken 
out, nor easily interfered with, by putting it in a somewhat 
inaccessible position compared with the starting and con- 
trolling lever, which must, on the other hand, be placed in 
the very easiest position for working. 
. The very useful application of electricity to the driving 
of portable tools such as drills and saws and the like, 
demands, at any rate, the fixing of the starting switch to 
the motor or tool itself, and thus affords an illustration of 
the way in which such appliances could be made more facile 
and perfect through having a motor which is a complete 
design in itself, and not making the starter, even including 
automatic cut-out and no-load release, appear as an addition 
or afterthought. | 

Where series motors can be employed, and these are somc- 
times preferred for the above-mentioned tools, the system of 
making the starter part and parcel of the motor itself lends 
that arrangement to a readier adoption of series and parallel 
connections of the magnet coils, since no external multiplica- 
tion of wires is entailed, and on this account some resistance 
wire may be saved. In various ways, therefore, economy 
is obtained. 

Undoubtedly bad systems and switches for the control of 
motors have done much to hinder their more general adoption. 
It is not always easy to find a convenient place to fix a start- 
ing switch, nor to get machine men to ure it in the best way. 
A considerable amount of time is lost in getting the tools 
started in an engineering shop where some such practice as 
the following has held :—The blowing of the whistle a minute 
or two before the hour for commencing work is the signal for 
the engine driver to open the steam valve of the direct con- 
nected set used for driving the shop, it may be five minutes 
or more that is required for the shunt generator to excite on 
no load ; before this time is up, a number of men are shifting 
their starting switch levers, and not a few have set them 
for full on; full speed and E. M. F. of the generator have not yet 
been reached, and are further retarded, so that it is, perhaps, 
10 minutes or a quarter past the hour before the machines 


are going at full speed. Moreover, it is found that where 
the closing hour is also the signal for shutting down the 
generator, workmen will leave their motors to be atopped in 
this way, and then any starting switch not fitted with а no- 
load release is left full on; the writer has seen cases 
where attempts have been made to start up under short- 
circuit in this way, with all the annoyance that that means 
in locating the switches. 

Similar troubles, and the vagaries of workmen in operating 
starting switches, led the works manager of a place wrought 
by electric power to say that all the switches should be cleared 


out of the shop and brought into the engine house. The 


equivalent of this was done, and a new system of control of 
the motors devised, by which the actual starting -and 
stopping was taken out of the hands of the men, and was 
done by the engine driver or switchboard attendant. 
This plan has now been in use for upwards of two years 
with much satisfaction. Electric bell pushes were placed 
beside the machine tools and connected up to an indicator 
board in the engine room, so that the attendant could start 
or stop any machine as the men desired. Moreover, one 
starting switch fitted with an extra lever and an extra set of 
contacts is used for all the motors, and the cost of this 
slightly more complicated universal motor-starting switch, 
as it is called, is probably not more than half the total cost 
of fitting a starting switch to each machine. This switch 
has been designed to control two dozen motors, but could 
very easily be designed for more. Single-pole switches are 
used to short-circuit the starter when a motor is full on, and 
are placed on a switchboard in front of the universal starter, 
having an ammeter on each motor. 

The cut-outs on the board protect the cables and motor at 
the sıme time. In this system of motor control it will be 
seen that the starting switch may be operated by a technical 
hand with instruments to guide him, the result being that 


the switch is used in the best way, and the whole generator - 


load kept under better control. Of course, electric cranes 
cannot be worked in this way from the station, but these, 
again, should be operated by one experienced in the use of 
starting-switches. Three-motor cranes are often fitted with 
a small switchboard, with cut-outs and an ammeter 
thereon. | 

An objection may be raised that one motor after another 
has to wait till the universal starter has done its rounds, but 
the chances are that this is counter-balanced by tbe increased 
speed with which all motors are started—quickly following 
one another, yet not all at once. 


MR. SWINBURNE ON PATENT LAW. 


Mn. JAMES SwINBURNE, President of the Institution of 
Electrical Engineers, puts forward some highly original and 
amusing views on patente and patent laws in two articles 
in Page's Magazine. It is doubtful from the tone of the 
articles whether some of the startling conclusions arrived at by 
Mr. Swinburne are meant to be taken seriously, but, as we 
know, the truth is often spoken in jest, and we shall aseume 
that Mr. Swinburne considers that the results of his 
cogitations on this subject come within the sphere of 
practical politics. | | 
In his article on “ International Patent Monopolies,” Mr. 
Swinburne comes to the conclusion that “it is clearly against 
the public interest in each country to allow foreigners to 
patent at all.” Ifa country grants patents to foreigners, 
it wilfully, in Mr. Swinburne's opinion, deprives itself of all 
the advantages of other nations’ experience. If it grants 
foreign patents, and allows foreigners to manufacture abroad 
and import the patented articles, it wilfully deprives its own 
people of the chance of making these articles, and makes 
them buy them at an enhanced value from other countries. 
If it does not allow the importation of the foreign paten 
article, and insists on the patented article being made at home, 
its own workmen will be employed, but the public will have 


to pay extra. | 


If this is a compléte statement of the case, it becomes 
necessary to explain why go many of the most civilised nations 
are so blind to their own interests as to grant patents to 
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foreigners. Mr. Swinburne quite recognises that the policy. 


of modern States is not altruistic, but he finds sufficient 
explanation for their eccentric behaviour in the matter of 
foreign patents in the desire of politicians to raise taxes 
from the fees of foreign patentees, and thus avoid giving 
offence to their constituents by taxing them. But can this 
be seriously urged? If the total Patent Office surplus in 
this country were abolished by reducing the fees, the relief 
to the taxpayer would be infinitesimal, and only а small 
fraction of the surplus is derived from foreign patentees. 
It is inconceivable that nationslike Germany and the United 


States, which are so strongly protectionist, should admit 


foreigners to the privileges of their patent law merely for a few 
tens of thousands of pounds which the fees add to their 
revenue. The real reason for granting patents to foreigners is 
that the foreign patent encourages the early introduction of the 
invention into the country where the patent is granted. An 
invention in its infancy requires the expenditure of a con- 
siderable amount of capital before it begins to be profitable. 
If there is no patent monopoly, no manufacturer will take 
up the invention, the result being that a country which does 
not grant patents to foreigners will always be several years 
behind in the introduction of a manufacture invented abroad. 
In any country where there is a constant lag of five or 10 
years in the introduction of labour-saving inventions, the 
national wealth will always be considerably less than it pos- 
sibly might have been. When a patent was refused to 


Bessemer by the Prussian Patent Office for his process of 


manufacturing steel, petitions were actually presented by 


Prussian manufacturers that a patent might be granted so. 


that it should be possible for some one manufacturer to take 
up the invention free from risk of ruinous competition from 
other manufacturers. 

Mr. Swinburne’s views on the official examination of 
inventions in his article on Examination of Patent Specifi- 
cations" appear to us to be equally one-sided and mis- 
leading. Evidently he considers that if the State examines 
inventions for novelty with power of rejection, the State 
should guarantee the validity of the patents which it grants, 
In no country where the examination of patents with power 
of rejection is in force does the State guarantee the validity 
of patents passed by the Patent Office. Mr. Swinburne says 
the State protects the patentee in Germany, but in this we 
think he will find he is mistaken. Patents may be challenged 
in the Law Courts after they have been passed by the 
Patent Office in Germany as well as in the United States. 

Mr. Swinburne brings forward a very old, and, we think, 
avery weak, argument against the official examination of 
patents. He says “the broad difficulty is that it would 
involve waste of time and money, for each of a number of 
patents, of which most will never be of any value, will have 
to be examined in great detail. If it does not pay each 
patentee to examine his specifications in this careful way, it 
can hardly be policy for the State to do so.” To take an 


illustration, Mr. Swinburne's statement is equivalent to. 


saying that it can hardly be policy on the part of a gold- 
miner to separate the sand from the gold dust because the 
nine grains of sand which he separates from each grain of 
gold are worth nothing. The labour which is expended is 


for the sake of the gold which is kept, and not for the sake. 


of the sand which is rejected. Again and again has this 


short-sighted objection been raised by the opponents of the 


official examination of inventions. "They can only see that 
public time and money is expended on examining patents 
which are worthless; they fail altogether to perceive that 
this examination and rejection of worthless patents 
immensely enhances the value of the good patents which are 


In comparing the policy of the State with the interest of 
the inventor who applies for a patent, Mr. Swinburne again 
shows that his opinions on this question are very superficial. 
The interest of the State in granting a patent is by no means 
identical with the interest of the applicant for a patent. As 
a matter of fact, they are usually quite different. The duty of 
the State in granting a patent is, while it encourages genuine 
Invention, to make certain at the same time that industry 


18 not hampered, and that consumers are not blackmailed, by : 


bogus patentees, The interest of the applicant for a patent 
18, in the great majority of cases, to get his patent, whether 
it is a bogus patent or not: It is, in view of this, decidedly 


weak for Mr. Swinburne to tell us that, because the multi- 
patentee does not find it worth while to test the novelty of 
all his own inventions before he applies for a patent, it 
must be bad policy for the State to examine all inventions, 
the bad as well as the good. | | 

Another objection raised by Mr. Swinburne to official 
examination is that the examiner, even if skilled tech- 
nologiste were employed in that capacity, could not, in the 
Short time at his di „ decide cases of infringement 
which can only, under the present system, be settled in the 
Law Courta by the expenditure of much time and money to 
Becure the best legal and expert assistance. It may be 


` admitted that the examiner could not possibly take the place 


of the Law Courts in settling these difficult and doubtful 
cases, But the examiner is not likely to be called upon to. 
decide on the rejection of inventions that come into this 
category. Official examiners, especially in this country, 
where so much deference is paid to the rights of the indi- 
vidual, will be instructed to give doubtful cases the benefit 
of the doubt, and only reject on clear cases of anticipation. 
That it is so in Germany and the United States, where 
effective examination by the State is at present in force, is 
shown by the fact that in these countries almost as great a 
percentage of patent cases come before the Law Courts as in 
this country, where there is no examination. The introduc- 
tion of effective examination of patents in this country 
is not likely, therefore, to reduce the number of patent 
cases which come before the Law Courts, and the fear of 
this result, which has been suggested as an explanation of 
the almost universal opposition of patent barristers and 
scientific experts to this amendment of the Patent Law, is 
probably groundless. 

Though effective official examination, that is, examination 
with power to reject on clear cases of anticipation, may not 
reduce the number of doubtful and difficult cases which 
appear before the Law Courts; nevertheless, we believe it 
would confer immense benefits on the dona side inventor by 
increasing the value and saleability of his patente, and on 
manufacturers by ridding them of vexatious demands for 
royalties on patents which they know very well to be invalid, 
but which they do not care to go to thetrouble and expense of 
contesting. 

The system of examination without power of rejection 
which is embodied in the Bill at present before Parliament, 
and which receives the approval of Mr. Swinburne, lacks the 
essential justification for any system of official examination, 
namely, the power of suppressing bogus patents. The Bill 
as it stands merely proposes to do patent agents’ work for the 
inventor at a cheap rate, practically without asking bim to 
pay any more than he does at present, which happens to be 
more than is necessary to pay office expenses. This, of 
course, is an excellent thing for the inventor when it is not 
considered to be good for him to have his patent fees further 
reduced, but what about the morality of the State in thus 
spending public money to benefit a class, and to compete 


with a struggling profession ? 


NEW PATENTS, 1902. 


Compiled expressly for this journal by W. P. Thompson & Co., Electrical Patent 
Agents, 322, High Holborn, London, W.C., and at Liverpool, to whom all 
inquiries should be addressed. 


19.109. An improved chain for suspending electroliere.“ I. CLEMENTS 
and C. CLEMENTS. September Ist. 

19,110. ‘Improvements in electric arc lamps." F. J. GREEN. September Ist. 

1,9112. '' Improvements in or connected with electric railways and tramways 
on the stud contact system." G. WILKINSON, September Ist. 

19,128. An improved electric heater or radiator.““ E. G. Rivers. 
September lst, 

19,1172. "Improvements in or relating to devices for operating trolley arms.“ 
E. LixavcE, September lst. 

19,180. “Improvements in electric baths." J. ZwiEbEL. September Ist. 
(Complcte.) 

19,208. ‘Improvements in or relating to trolleys for electric traction.” 8. 
RoBerts. September 2nd. 

19.273. Improvements in incandescent electric lamps.“ A. W. W. MILLER. 
September 2nd. (Complete.) 

19,243. ‘Improvements in electric transmission and controlling gear." J, 
Jounston and A. E. Dongs. September 2nd. 

19.201, “Improvements in electric burglar and like alarms," H. J. Haun. 
(The firm of Taptfer & 8chadel, Germany.) September 2nd. (Complete.) 

19,905. An improved apparatus or device зог use in applying bituminous or 
similar composition to conduits for electric cables, or to drain pipes, or like 
goods to form jointing rings thereon.“ W. Qarrs,. September 3rd. 
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19,861. “Improvements connected with elevators or lifts." Oris ELEVATOR 
Company, LiwirkD. (Otis Elevator Company, Incorporated, United States.) 
Beptember 8rd. 


19,966. “Improvements in or relating to electric cable conductors." W. E. 
Нітсн. September 3rd. 


19,868. “Improvements in electrodes.'' J. HamRoREAvES. Saptember 4th. 

19,877. An improved form of electrical choking coil.” F, J. GREEN. 
September ith. | 

19,20. An improvement in electric switches." О. Імвлт. (Sprague 
Electric Company, United States.) September 4tb. (Complete.) 

19,422. ''Improvements in electric switches with automatic electro-magnetic 
release.“ G. W. GREEN and R. PooLE. September 4th. 

19,432. ''A combined pull down fitting and universal shade fittér for general 
electric lighting purposes." R. B. Braham. September 4th. 

19,488. ‘‘ Apparatus for teaching wireless te:egraphy." L. Ахскі. Sep- 
tember 5th. (Complete.) 

19,488. Au improved electrolytic electricity meter." J. B. ү HERNANDEZ, 
E. M. x Meira, L. DE LA PENA and J. B. y ORTEGA. September 5th. (Complete.) 

19,529. ''An electrical ignition devioe suitable for petrol motors and the 
like." J. H. CLAnkR. September 6th. 

19,563. “Improvements in and relating to electrical switch devices, appli- 
cable to rheostats, commutators, and the like." H. H. Laxg. (General 
Electric Company, United States.) September 6th. 

19,564. “Improvements in electrical switches." H. H. LAKE. (General 
Electric Company, United States.) September 6th. 

19,565. “Improved method of manufacturing insulating bushings." Н.Н. 
ТАКЕ, (General Electric Company, United States.) September 6th. 

19.566. Improvements in and relating to electric switch regulators." H.H, 
Lake. (General Electric Company, United States.) September 6th. 

19,567. Improvements in trclley wheels." H. H. Laxe. (General Electric 
Company, United States.) September 6th. 

19,568. “Improvements in and relating to the cooliog of electric motors.“ 
H. H. Lage. (General Electiic Company, United States.) September 6th. 

19,571. Improvements in systems of electrical distribution.“ H. H. LAKE. 
(General Electric Company, United States.) September 6th. 

19,572. "Improvements in trolley wheels.“ H. H. Lage. (General Electric 
Company, United States.) September 6th. 

19,573. Improvements in and connected with contact-shoes for electric 
railways.” H. H. Lake. (General Electric Company, United States.) September 


19.579. Process and apparatus for the detection of short-circuits in electric 
batteries." H. BECKMANN. September 6th. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 322, High Holborn, W.C., and at Liverpool, price, post free, 9d. 
(in stamps). 


1909. 


12,762. “Improvements in and rolating to water-heaters." A. E. and A. W 
Grevilio. Dated July 14th, 1900. In an electric water-heater or geyser the 
water from the supply pipe is distributed 5n toa metal plate through a basket 
and flows down the electric conductors which are heated to a plate and to the 
bottom of the heater and the outlet. 2claims. 


12,827. ‘‘Imprevoments la electrical switches." Е, E. Bartlett and J. E. Robin- 
gon. Dated July 17th, 1900. In order temporarily to hold the switch “ on,“ a 
spring-controlled ball or bolt is fitted in a recess in one of the contacts and is 
adapted to enter a recess in the other contact. 1 claim. 


12,846. "Improvements in portable oleotrical safety jampe.” J. Glasmachors 
and C. Muller. Dated July l;th, 1900. Miners’ or safety lamps. A portable 
secondary battery lamp is constructed as described. The electrodes are per- 
forated lead tubes filled with oxide paste and are contained in two metal cases 
witb screw covers lined with vulcanite or other non-conductor. The cases are 
connected by tubes on a glass cylinder enclosing an incandescent lamp. Wires 
passed behind the linings and through the tubes connect the cells to the lamp 
and a switch, and to charging terminals. B claims. 


12,866. “improvements relating to the manufacture of bulbs fer electric lacan- 
deesent lampe." С. . (Oberlausitzer Glashuttenwerke Otte Hirsch; 0. L. 
Welesivaeser.) Dated July 17th, 1900. Bulbs are entirely closed in manufacture 
before being allowed to cool by pressing together the end of the necks, fusing on 
stoppers, or moulding, to prevent access of dirt or gases to the inner surfaces. 
1 claim. 


ML in and relating to tolephenio apparatus.” G. Blanck. 
0120 ые 1 rto АД to the employment of a number of microphones 


in separate primary circuits of an induction coil baving only one secondary. 9 
claims. | 


© An Imprevod trolley for overhead eloctrio traction.” E. G. Johnson 
ж „ C. Conn. V ated July 17th, 1960. A tubular shaft runs on 
ball bearings on a spindle fixed in а forked head. The trolley wheel is free to 
turn and slide on the shaft, and 1s kept central by springs. 2 claims. 


83. "Underground wires and accessories for transmitting electric energy.” 
A Dated July 17th, 1960. Relates to the laying and taking of branches 
from single or concentric underground conductors applicable for use in electric 
tramways. 9 claims. 


12,044. '' An improved electrical switeb." H.F. Clayton, T. Bell and 8. 8. Berry. 
Dated July 18th, 1900, The contact arms are carried by a boss having flattened 
sides and fitted on a central pin. The handle fits loosely on the pin and 
embraces the arms. A spring-controlled pin sliding in & recess in the base 
serves to give a quick break. 2 claims. 


12,060. “I ements ia apparatus for the olestrolysis of water." P. Garuti 
and R. Pompilio. Dated July 18th, 1900. Oxygen and hydrogen obtaining. 
Relates to the apparatus described in Specification No. 28,663, a.D. 1896, for 
electrolysing water. 8 claims. | 


13,014. “I onts In er connected with fuses or out-ents for high veltago 
olrouits ” H. Oppenheimer. (Actiengeselischaft Mix & Genest.) Dated July J9tb, 
1900. In order to prevent arcing when a fuse blows, an auxiliary path is pro- 
vided copsisting of a film of metallic paint. In addition to the ordinary fuse, 
wires are led to the cover, which may be made of insulating material and formed 
with s deep groove. The bottom of the groove is painted with a metallic paint. 
2 claims. 


13,016. “improvements ia and cennceted with Insulated hases for switches." 

Е heimer. (Actiengesellechait Міх 2 Genost.) Dated July 19th, 1900. Relates 
to & base adapted for high bite, A base for a double-pole switch is 
described. Four cavities are formed for the reception of the conductors which 
are connected to the terminals let into recesses. A rim is formed to prevent 
leakage, the switching mechanism being fitted in a recess. 1 claim. 


13,020. ''Apgaratus for generating dynamical electricity hy means of the direct 
Infleence of etsam.” E. А енеда О July 190, 1900. А stesm supply pipe 
is insulated at the joints and connected to a drum formed with a number of 
radial outlets, pipes оеп with orifices arranged in a zig zag or like fashion. 
A collector plate with pin-like projections is placed opposite the єй аш orifices 
and connected to a primary winding which is also connected to the insulated 
part of the steam pipe, and provided with a spark space. A secondary winding 
is provided as usual. 1 claim. 


13,030. '' mashines ter grinding, salting er analogous 
purposes. S . Brows. July 19th, 1900. A machine for gri ng 

ling, &c., is made portable for operating on the rail joints of electric railways 
and tramways in situn. The frame is preferably made with metal ends connected 
by wooden side rsils, Handles are clamped ia lugs and legsin sockets. A shaft 
is driven by gearing and a crank bandie. A flexible shafe is attached to the 
shaft which carries a fiy-wheel. 4 claims. А 


12,971. © la electric switehes.” В. R. Юга, Dated July loch, 
1900. Relates to switches with a fly movement, adapted for general use or for 
а lampholder. А wall switch with a circuit open and а lampholder with the 
circuit closed is described. 2 claims. 


12,972. “Automatic beseter in. connection with multiple wire system.” 4. 8. 

. Dated July 18th, 1900. In order to keep the pressure constan: in 

systems in which storage batteries are employed, and also to raise the bus-ber 

pressure to charge the batteries, a booster is arranged between the batteries 
and the wires. lcleim. 


18,973. “An iadiester ter elestrie tenclens.” Siemens Gree. & Co. 
(Siemous & Halske -) Dated July Isch, 1900. 
An indicator for high electric pressures, consists of a metal disc and 
surrounding ring, one stationary and the other carried by an axle, which 
also carries а non-conducting pointer over а stationary soale and is controlled 
by a spring, either the movable part or both having tangentially directed 
points. The disc and riog are oppositely electrified, and the movable part is 
turned by the action of electrified air streaming from the points. An insulating 
ring may be placed between the parts. A weight may be used instead of the 
spring and a notched flat ring instead of the circumferentially pointed disc. 

he disc may be allowed to rotate and connected to a counter. Variation of 
frequency of alternating pressures may be compensated by use of condensers 
and impedanoe coils in connection with the indicator. 2 claims. 


12,977. ‘improved slestrie battery.” Р. Е. Franeken. Dated July 18th, 190. 
A constant battery of rectangular throughout, with two ocells in one outer 
vessel, comprises zinc plates immersed in diluted sulphuric acid of 15" Bé con- 
tained in terra cotta or earthenware porous vessels, and special carbon poles 
immersed in sodium-bichromate solution of 30° Bé. The carbon poles consist 
of a number of thin plates retained in lead sockets, and electrolytically coated 
at the ends with copper, and electrically, or otherwise, with a precious metal. 
The zinc plates are held centrally in the vessels by pas ing through ebonite 
cross-pieces, retained by terminal screws. 2 claims. 


13,039. “I ments la dynamo-slectric machines and осі meters.” 
H. T. deel. Dated July 19th, 1900. Relates tothe construction of dynamos an 
motors, in which the field magnet is provided with a single exciting coil, and the 
frame or casing forms part of the magnetic circuit. 10 claims. 


13,044. “Да improvement Іа electric railways la whieh transformers are carried 
on the train.” Siemens Bros. 2 Co. (Siemens & Halske techaft) Dated 
July 19th, 1900. When transformers are carried on the train, working current 
is supplied to the motors, cr to some of them, from the transformer; alone when 
the train is running on the level track, and from stationary generators alone, or 
from stationary generators and transformers together, when the train is starting 
or running on an incline. 1 claim. 


13,048. ''impro»vements la and rela to means for contreliieg the speed of 
electric motors.” W. B. Ко! and J. W. Eskhelme. Dated July 19th, 1900. 
Relates to means for controlling the speed of electric motors, particularly in 
the operation of printing machines, whereby the motor may be started at an 
extremely low speed with great torque, and the speed praduallyincteased without 
jerks, preferably by means of a singl.-handed lever. To obtain the necessary 
starting torque while avoiding the danger of sparking at full speed, the motor 
has two separate armature windings, which are connected in series when 
starting the machine, and thrown into parallel before the machine reaches its 
full speed, 83 claims. 


13,061. '' improvements in means ter griading sad truing-up dynamo commutators 
and the like.” P. J. Purdy. Dated J uM 20th ^ 1900. Relates to means for grind- 
ing and truing-up dynamo commutators and other objects, e.g., the bowls or 
printing rolls of calico and like printing machines, in sifu. The work is 
performed either by a grinding wheel, driven from the commutator or other 
rotating part of the machine, orby a turning tool. 6 claims. 


13,086. “improvements ia tbe metheds of and means for sous alarum en 
olectric tram aed motor cars." А. R. Durante and A. Pariette. Dated Joly 20th, 
1900. Relates to alarms for electric tramcars and motorcars. The bell, gong, 
whistle horn, syren, or other alarm, is actuated by a separate electric motor, 
the circuit of which is completed by the driver by means of an electric button 
or switch on the brake, or controlling handle, this arrangement enabling the 
driver to sound the alarm without removing bis hand from the handle. When 
a whistle horn, or other similar alarm is employed, it is sounded by compressed 
air supplied by a suitable pump driven by the motor. In the case of bells, or 
gongs, the motor actuates the hammer by means of a tapper. 2 claims. 


13,086. ‘* Storage battery electrodo.” R. MacRae and Н. С. MacRae, Dated 
July 20th, 1900. Each electrode is built up of a series of slate or plates 
from each other by narrow spacing frames, or by aparan flanges on the 
plates themselves. A pile of these plates is then uni together by fusing snd 
soldering on them solid vertical edge pieces in which a core of conducting 
wires is embedded. The elements thus formed then has a longitudinal groove 
cut along its edges, and pieces of a sufficient height for forming an electrode 
are cut off from it and assembled together, lead-covered wires being used to 
fill the spaces formed by adjacent grooves. When the parts sre in position 
they are soldered together, and lead plates are soldered to the top and bottom 
of the electrode. 7 claims. 


13,106.  ''improvemente in safety devices for elsetrio Interlocking er block 
signalling apparatus." J. J. Hollins. Dated July 20th, 1900. Relatesto means for 
preventing electric interlocking or block signalling apparatus from being 
etTected by stray earth currents. 1 claim. 


13,134. “imprevements М and relating to elestrie aro lamps." A. B. 
Panes- Dated July 20th, 1900. Relates to electric aro lamps and transformers. 
claims. 


13,198. ''imprevements in electric tractlon with surface contacts.” B. Cru- 
veliler. Dated July 21st, 1900. Relates to electric railways and tramways with 
direct or three-phase or other currents and on a road contact system with 
switches operated by magnets on the vehicle. Sclaims. 


13,290. ‘‘Improvements in are lamps.” J. F. Ackermann. Dated July 2811, 
1900. Arc lamps, especially for lighthouse aud searchlight use. Powdered 
arc lamp carbon or magnesium, or other material to give coloured light, is fed 
to an arc between carbon or other electrodes, through a perforation in the 
upper electrode, from an open receptacle by an injector supplied with com- 

ressed air through a sidetube. The end of the lower ‘electrode is recessec. 

egulating valves are provided on the air and powder supply tubes. The 
ооб may be movable by any suitable means, to strike and regulate the arc. 
claims. 


13,360. '"'imprevemonts in telephonic repeaters.” W. P. Thompsen. (Com- 
municated.) Dated July 24th, trà A repeater for telephone systems is con- 
structed with a microphone mounted between the poles of two eleotro-magnets. 
and having the magnet armatures on the diaphragms. The magnet coils are 
connected to line circuits including secondaries of- the iaduction coils. The 
primaries of the induction coils are in & local circuit including the battery and 
the microphone, The repeater may be arranged as a booster across two 
through cirouits. Two or more microphones and magnets may be employed: 
in one form, the microphones are mounted in adjustable spring rings, the 
opposite sides of each of the microphones being connected to two armed yoke 
pieces carrying at their ends the armatures of the magnets. The yokes are 
supported by springs, and the microphones and rings are provided with adjust- 
ing screws. The microphone may be rotatably mounted. When magneto 
transmitters are employed, low-resistance secondaries must bo used in the 
induction coils. 6 claims. 
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THE TRADE OF THE UNITED STATES. 


THE Foreign Office report on the trade of the United States 
for the year ending June 30th, 1902, drawn up by Mr. 
Bell, British Commercial Agent, is a document of absorbing 
interest. It illustrates with extraordinary precision the 
industrial position of affairs in that country as it exists at 
the present time. But it also shows how absolutely anable 
even the best informed authority is to foresee what. shall be 
the effect on other nations, if farther progress in develop- 
ment at a rate which the world has never before witnessed, 
continues without a severe check. During the past fiscal 
year the total value of the exports from the States were 
8104, 980,945 less than in the preceding period; but although 
$65,000,000 of this decrease was due to a failure in the 
Indian corn crop, a fall in exports of nearly 340,000,000 is 
left. The iron and steel goods exported were worth only 
898,552,562 in 1901-02, as against $117,319,320 in 
1900-01; on the other hand, the corresponding imports 
rose from $17,874,789 to $27,180,255. These figures do 
not indicate any lack of prosperity in the iron and steel 
trades ; they mean simply that the home industries, notably 
the railways, are growing at such a speed that the iron- 
masters are unable to keep pace with the local consumption. 
Instead of trying now to conquer the world's markets, as £o 
many writers have been expecting them to do, the manu- 
facturers of the States are devoting all their attention to 
their own country, developing their sources of coal and ore, 
multiplying the capacity of their plants, taking control of 
the railways and other transport agencies, and“ generally 
getting everything into readiness against the time when, in 
the face of severe competition, they may have to deliver 
goods at any spot on the surface of the globe. 

Unless some internal cataclysm occurs, then, the day is 
not far distant when the facilities fcr producing all varieties 
of raw and manufactured products at extremely low prices 
will overtake and exceed the dimensions of the home 
markets; and then by some means or other the Americans 
must and will find some foreign outlets for their goods. 
It is, of course, by no means certain that this day will 
arrive, or, at any rate, that it will te so disastrous to the 
European when it does arrive as now appears probable, for 
there are not wanting symptoms of unrest in the States. 
In the past, labour has fought and won, or has been freely 
granted, increase of wages, although those increases have 
not been equivalent to the smaller purchasing power of 
money; and so long as the men find steady employment 
year in year out they are fairly content. If, however, future 
competition abroad, or the action of domestic trusts, should 
cut prices till wages can no longer be raised or maintained 
at their present level, there may be an outbreak of strikes 
which will upset the calculations of all the millionaires. 
Mr. Bell says a good word for Trusts, or, rather, for the 
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United States Steel Corporation, because that body has 
refused to raise prices unduly. lt would be well for all such 
combinations to act similarly if they desire to justify their 
existence ; but it must be remembered that as both capital 
and labour are now combining on a scale of unparalleled 
magnitude, the first serious labour war in the States will 
also be of unparalleled magnitude, and will assuredly 
“ stagger humanity.” | 

In the meantime, we of Great Britain can only be thank- 
ful for the postponement of the forthcoming struggle—it is 
our clear duty to assume that it is forthcoming. We have 
had plenty of warning of what we may expect, from 
Americans as well as from our representatives abroad, and we 
shall have no one to blame if we are still unprepared to meet 
it. Without blindly following the American lead and 
adopting devices unsuited to the conditions obtaining in this 
country, there are numerous lessons to be learnt from 
America, and many other things can be done to strengthen 
our position. Firstly, we may suggest a step in the direction 
of education, viz., that both our employers and our employés 
(or their trade unions) need to be taught how uneconomical 
a machine the human being is for the performance of visible 
work. The function of a man is to use his intelligence, 
and the bulk of the growing population requires to be 
educated till it has one. The employer must lay down 
machine tools and mechanical apparatus wherever possible, 
in order that he may reduce his wages bill—not reducing his 
wages per capile, but lowering them per unit of material 
turned out. And the workman must be taught that while 
he is justified in demanding a fair day’s wage for a fair 
day’s work, he must honestly “ put in” a fair day’s work for 
hig fair day's wage. The principle of the sliding scale in 
wages might be made more general, but while employers 
must be ready, without external pressure, to grant (or rather 
give) a slide up, the workman must be equally ready, when 
the occasion arises, to accept a slide down—which apparently 
is a new and wholly distasteful idea to him. Moreover, the 
precees must be carried further; each man must be per- 
mitted by his union, and encouraged by his employer, to 
work his hardest, and his recompense must be commensurate 
with that of his output, not measured by the value of the 
laziest loafer in the shop. | 

Another lesson of- enormous importance must be learnt 
without delay by our railway magnates and similar authori- 
tie. In the States either the railways and shipping firms 
strive their utmost to assist every budding industry by 
working for the minimum of profit, and by avoiding 
vexatious restrictions, or they are bought up by the manu- 
facturing trusts. The last operation is not free from dis- 
advantage, and is entirely foreign to British notions; but a 
hint may be given to our carrying agencies that the nation 
cannot permit the heavy industries of the country to be 
unfairly handicapped for the sake of the shareholders in 
over-capitalised and somnolent transporting concerns. 


How far is a municipality justified in 
setting up a rate-aided competition with 
. its own ratepayers? This point has fre- 
quently cropped up in different parts of the country, and 
it is bound to come more prominently forward in proportion 


Railways and 
Electric Tramways. 


to the progress of the principles of municipal trading. It 
is an injustice—as reprehensible as it is palpable—that com- 
panies and traders who are compelled to pay a large and 
increasing portion of the public rates, should be placed in 
that humiliating position where their own contributions 
are utilised to compete with them in the very business 
which enables them to pay thore rates. In the electric 
wiring, fittings, and contracting industries, municipal com- 
petition has been fought against in the Parliamentary Com- 
mittee room in the past with some success, but our electric 
contracting associations will do well to be prepared to con- 
tinue their very laudable efforts to meet fresh onslaughts. 
A matter which is more in the public mind at the present 
moment is the peculiar position in which railway com- 
panies are being placed by the existence of electric 
trolley tramlines owned by municipal corporations. We 
have no particular affection for the railway companies of 
this country as at present managed, but we cannot help 
allowing them a sympathetic corner in our heart when we 
find them paying many thousands of pounds per annum to 
those who are themselves engaged competitively in a 
business which is destined to aim a very powerful blow 
at their undertaking. We are wholly at one with those 
who urge that these railway companies ought to save them- 
selves by electrifying their suburban lines. We believe that 
several of the electric tramway and light railway systems 
which have been successful would not have shown such good 
results but for the existence of a bad suburban steam railway 
service; but, be that as it may, the fact remains that the rail- 
way companies are helping the very service which is ruining 
their local and suburban traffic. The existence of this state of 
affairs was brought out very strongly by the chairmen of the 
different railway companies at their half-yearly meetings, butit 
has received additional emphasis from the recently-announced 
decision of the Glasgow and South-Western Railway Com- 
pany to withdraw its suburban service to Govan and Spring- 
burn, with the exception of its workmen's trains—which, 
presumably, it is compelled to continue under its Parlia- 
mentary powers. The sole reason for this remarkable 
decision is found in the electric tramways competition at 
cheaper fares by a municipality which, of course, has the 
public thoroughfares at its disposal, and has, comparatively 
speaking, but nominal expense to bear in connection there- 
with. We are not in possession of the full facts of the 
position, but it looks as though the railway company has 
given in too willingly. We read that the service from St. 
Enoch Station to Govan was withdrawn temporarily three 
years ago, but was re-instituted last year. It is also stated 
that the company carried 250,000 fewer passengers in the 
last half-year, and of this reduction nearly 200,000 was due 
to the falling off in suburban traffic. However this may 
be, we must confess that we should have thonght better of 
it if it had again withdrawn its service, but only for a period 


sufficient to enable it to provide an electrified local service, or 


at any rate, if it had shown moreof a fighting disposition. There 
is a chance, however, that the present course may be deliberately 
adopted as a temporary expedient, so as to bring home more 
forcefully than hitherto the unfair position in which rail- 
Ways are now being placed. Or it may even be that rail- 


way men are coming to believe that the local railway 


service is to be more or leas permanently superseded by 
the trolley line along the public highways. Whichever 
view they hold, the position is certainly interesting. The 
North-Eastern electrification scheme is fresh in the minds 
of our readers, and it is also well known that the railways 
competing with the West London electric trams have had 


to adopt great improvements with a view to recovering lost 


traffic. If it is possible to form any conclusion from the 
situation as we вее it at present, it is this, that our railway 
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companies have no more time to waste in considering whether 
to convert their suburban services to electric traction. 
They must act. And this remark is especially applicable to 
London, where the electric tramway will shortly be a far 
more powerful rival than it is at present. But after all 
there is the unfairness of the competition, which calla for 
rectification somehow. 


GERMANY leads the world in scientific 
research, and it is therefore perhaps natural 
that hand-books on various branches of 
theoretical and technical science should multiply more 
rapidly in that country than in our own. 

When one compares the scientific publications of recent 
years in the two countries, one is struck, however, by the 
wide gap that separates the English and German text-books. 


Scientific Literature 
in England and 
Germany. 


The majority of the former deal with elementary science, 


and are designed for the preparation of students for some 
particalar examination. A large proportion of them are 
written by ambitious teachers, whose qualifications to be 
considered an authority on the particular science, are based 
оп а London Science Degree or upon a South Kensington 
“Honours” Pass. In this type of text-book our supremacy 
is undoubted and unassailable. The German publications, 
on the other hand, in most cages pre-suppoee an acquaint- 
ance with the elementary facts of the science with which 
they deal, and are intended for experts, or for those who 
wish to become experta, in the various branches of study. 

The latest example of this difference in the scientific 
publications of the two countries, is the announcement of a 
geries of monographs—on applied electro-chemistry—by the 
well-known German firm of Wilhelm Knapp, of Halle. The 
first and second of these volumes dealing with the electrolytic 
production of oxygen and hydrogen and the extraction of 
aluminium, have already appeared. In this country we 
have barely arrived at the point of recognising electro- 
chemistry as a special branch of scientific study, and only 
one University has yet appointed a special lecturer on the 
subject. The elementary text-book on Electro-chemistry, 
designed for cramming students for a South Kensington 
* pass," has yet to appear ; but possibly some diligent science 
school teacher is even now preparing it for publication. In 
Germany most of the Universities have been equipped for 
some years with laboratories for electro-chemical work, and 
special Professors or Lecturers for this branch of physical 
ecience have been appointed. A large number of students 
have taken up electro-chemistry as a special study, and 
useful research work has been carried ont by these men 
when working for their Ph.D. degree. 

Àn educated public has therefore to some extent been 
created in Germany, to whom the present series of hand- 
books will appeal, and as some of these monographs will 
no doubt be translated and reproduced in Paris, London 
and New York, the venture may provea financial success 
for the firm which has been bold enough to undertake it. 
Whether successful or the reverse, the publication of а series 
of German hand-books on applied electro-cheristry, is a 
proof not only that our Teutonic cousins have more faith in 
the future of this branch of applied science than we our- 
selves, but also that their system of education is better fitted 
than our own for following up and developing new branches of 
scientific study. 


Electric Power IN our “ Electric Lighting Notes“ last 
Bupply at Sunderland. week was given an outline of a very im- 
portant scheme which has been taken in hand by the Sun- 
derland Corporation to more adequately meet the demand of 
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the district, especially the numerous establishments con- 
nected with the great shipbuilding and repairing industries, 
for electric power supply. It is most essential that every- 
thing reasonable should be done to encourage the application 
of electric power in all branches of industry, and the very 
practical and interesting paper by Mr. D. Selby Bigge, 
which is now being published in our columns, will be 
perused, we think, with satisfaction by our readers. The 
Sunderland Corporation by its adoption of the excel- 
lent scheme planned by its chief electrical engineer 
(Mr. Snell), would appear to be more enlightened 
than the municipal authorities of many other large 
cities. Where the supply of electricity is in the 
hands of a municipality, the authority has been told by 
Parliament that unless proper facilities are provided, com- 
petition from power or other companies must be expected. 
No doubt it is partly to prevent such competition that 
Sunderland is taking action. Leaving out of mind for the 
moment the “municipal trading" arguments which may be 
advanced against such schemes, we must confess to certain 
feelings of satisfaction that at least one municipality is alive 
to its responsibilities and is to encourage electric power 
development, and that, from an engineering standpoint, is 
the most important part of the matter. 


The Science of the Workshop.—In a paper on this 
subject read by Mr. William Taylor, of Leicester, before the British 
Association at Belfast, it is complained that technical schools do 
bat teach more or less backward shop practice, so that the workman 
out of the shop cannot really improve his knowledge or practice by 
attending a school. Yet there is a science of the workshop. Its 
material is scattered in books and papers, and much is known to 
men of experience, but the author knows of no attempt to gather 
such knowledge into more attainable form. The teaching of the 
shop has been all wrong. The schools cannot teach methods, but 
bave tried to do so, and have failed. What they should teach is 
principles, as embodied in the physical properties of materials and 
their effect on cutting and shaping, stresses generally, photo- 
micrography, alloys, the flow of solids; these are all examples of tbe 
science which underlies shop work. How little, for example, is 
known of tool steel by mostshop men! How blind we have all been 
to the action of superheated steam on cast-iron. Look at the 
failures to make & satisfactory boiler stay-tap, tbe money lost in 
striving to secure an even contraction of the hardened tap. Take 
the question of flow of metals. It is said that & milling cutter of 
3 to 4 in. diameter with deep teeth on face and edges has actually 
been formed cold from a blank by hydraulic pressure. Time to 
allow of flow appears to be an element in all processes of rolling, 
extension pressing, &c., of metals, but there is no written matter to 
teach others. So many of the best shop men do not, or cannot, write; 
we use the word in its narrower sense. It isa pity it isso, for much 
valuable knowledge is lost for lack of the setting of it down, and 
too often when handed down by tradition the essentials become 
blurred and debased. Practice soon forgets scientitic reasons, and 
loses its best part. The decadence of the workshop tends to 
keep out the better men, aud shop work becomes set apart as 
a thing to be avoided. The science of tools and of materials can 
alone add something to the sordid life of the shop. There are so 
many half-known facts to be explained. Why will a saw that cuts 
steel break to pieces if set to cut copper? What limits or fixes 
the speed of various cutting or abrading agencies? Cannot our 
technieal schools teach the principles that enable men to think 
out these matters? This is what they should attempt. 


The St. Louis Exposition, 1904.—Mr. W. E. Golde- 
borough, chief of the Electricity Department in connection with 
this great undertaking, bas placed before us a circular descriptive 
of the project more particularly relating to the ' broad demon- 
stration of the scientific and industrial developments in electricity“ 
which will be made in the “ Electricity " Building. This World's 
Fair is far more advantageously situated, both as regards available 
area and funds, than any previous exposition has been. Over 1,200 
acres are already included in the Exposition tract, upon which 
upwards of $50,000,000 will be spent. Of this amount ,000,000 
ie now available. А point especially worthy of note is the decision 
that no charges sball be made for space allotted for exhibits, and in 
addition to this the U 8. Treasury has provided for the free entry 
of all goods intended solely for exhibition. The officials are 
anxious to get to know names of firms who are pre to exhibit, 
and the nature and extent of their exhibit, so that they may go 
into the question of allotting space as soon as possible. Perbaps our 
readers are aware that the exhibition is to commemorate the 
purchase of the Louisiana territory in 1803. The original arrange- 
ment was for the Fair to be held next year, but it bas had to bo 


postponed until 1904. 
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THE POLYCYCLIC DISTRIBUTION OF 
ELECTRICITY. 


THE polycyclic distribution of electricity consiste in the 
transmission of electric currents of different periodicities 
and voltages over the same conductor. Let the resistance 
and self-induction of a conductor be respectively R and L, 
and let a current 
01 = V 20, sin e f 

flow through it. The E. M. F. necessary to force this current 
through the conductor is also a sine function of the time, 
and is equal to 


«= Vo, VIR ый} ein (ы! + arctan an 


d.e., а sine function E.M.F. can only produce a sine 
function current of the same periodicity, and it follows that 
such an E.M.F. can only perform work with a sine current 
of the same frequency. Another current of a different 
periodicity flowing in the same conductor is quite indepen- 
dent of this one. The one current cannot perform work 
with the voltage of. the other, and flows as if the other were 
not present. As the currents are independent one of the 
other, their effects and losses are to be directly added, so that 
they, as well as the currents, simply superimpose one upon 
each other. 
The total ohmic losses are therefore 


(c? + o) R = 0 в. 
It follows that the resulting effective current is 
С = у (c? T €), 
and the resulting E.M.F. is 


R= V (в? + 2), 
and the total power 
= W = E; О, COS ф, + E, Сз COB 92. 

There have been several attempts made to work out 
systems of distribution of electricity on the above basis. It 
is claimed by the originators tbat the systems offer several 
advantages, among which are the following :— 

1. By the use of two periodicities it is possible to supply 
each customer with the periodicity which is the more suited 
to his requirements. Thus, if he wants current for lighting 
purposes, 50 periods (not under) will be supplied him, but 
should he want it for power, 25 periods will perhaps be the 
more suitable. | 

2. The connecting-up and installing of lighting plants, 
and the regulation of the lighting voltage, sre greatly 
simplified. 

3. The voltage and voltage drop in the feeders and distri- 
bution network for motors can both be made much bigger 
than if the same current be used for both lighting and 
power, as for lamps the voltage must be kept lower and 
more constant than for motors. By these means a con- 
siderable saving in copper can be made. It follows from these 
three points that the motors and generators may be made 
cheaper, as the wattless current, which the motors take, will 
be smaller, and, what is more, the wattless current will not 
matter, as the volt drop due to it may be bigger. 

4. In an overhead transmission line with the same effective 
voltage between the wires, and the same percentage loss of 
power with a four or three-phase current of power 100, and 
a superimposed single-phase current of power 50, the copper 
required is only 66:7 of that required for a single-phase 
transmission of the same total power and the same condi- 
tions; this is a saving of 9 per cent. as compared with a 
simple three-phase system. | 

5. In a cable transmission line, with the same effective 
voltage between the wires and the same loss of watts, by means 
of a four-phase system with superimposed current, 23 per 
cent. more power can be transmitted than without the super- 
imposed current, the superimposed current being one- 
half the main current. With three-phase systems 
9 per cent. more power can be transmitted with super- 
imposed current than without, when the power of the 
superimposed current is half that of the main current. 

The aboye advantages are those specially claimed for the 


--~._ Arnold-Brsgstad-la Cour system, upon which a lecture was 


ntly given before the Elektrotechniachen! Gesellschaft, of 


Frankfort-on-the-Maine, by Prof. E. Arnold, of Karlsruhe.“ 
Some remarks as to the validity of these claims will be made 
later on, after & brief sketch of the details of polycyclic 
systems in general, and especially of that system worked out 
by the three above-named gentlemen. 

(a) Superimposing of Currents by Leading them in al 
Neutral Points.—In the following (fig. 1) balanced three- 


Fia. 1. 


phase star system there is no difference of potential between the 
neutral points. It can, therefore, be regarded as one con- 


ductor for the transmission of a current between its neutral . 


points as shown. The arrows show the direction of flow of 
the superimposed current, which can be of any periodicity, 
or a direct current. 


Fig. 2 shows the arrangement for a two-phase system with 
four conductors. . 

The arrows show the direction of flow of the superimposed 
current, and L denotes lamps connected between the neutral 
points of the two-phase motor. | | 

Оп these principles rested the system worked ont by Dr. 
Fr. Bedell (see ELECTRICAL Review, July 6th, 1900, pp. 
16 and 32), which, however, has not been found capable of 
practical application by reason of the great inductive voli 
drop of the superimposed current in the generators and 
transformers of the main current. 

Starting from this point the Arnold-Bragstad-la Cour 
system avoids this inductive drop by making all the windings 
non-inductive with respect to the superimposed current ; 


such a winding is called a bifilar winding. For example, 
for putting in or taking out a superimposed current from a 


single-phase system, a choke coil can be used connected 
between the conductors. 


Fra. 3. 


Fig. 3 shows the application of the bifil inci 
such a choke coil. . ne 
| The arrows show the direction of flow of the super- 
imposed current. It will be seen that the inductive effect 
of this current is zero, while the inductive effect of the main 


current is the sum of the inductive effects of the two parallel - 


* Bee Elektrotechnische Zeitschrift, 1902, Nos. 26 and 27. 
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coils wound on the same core. A secondary winding can, of 
course, be wound on this and used for the transformation of 
the main current. : 

Analogous arrangements can be made for three-phase 
systems and also in the winding of the single or polyphase 
motor or generator, so that the superimposed current can be 
taken out or introduced there. 

(b) Taking up and Giving out the Superimposed Current 
by means of Transformers.—The inductive drop of Bedell's 
arrangement can also, besides the method of non-inductive 
windings as given above, be obviated by introducing the 
different currents not by simple conduction but by means of 
induction, %2., of superposition of magnetic fluxes in the 
game transformer. The advantage is also obtained by this 
method that the same transformer can be used for transform- 
ing both the superimposed and the main currents. 


Fig. 4 shows the arrangement of three single-phase trans- 
formers serving as the main system for the three-phase 
current and for the concurrent taking in and transformation 
of a superimposed single-phase alternating current. 

с is the three-phaser ; E TI, E Ta, ETs, are the three single- 
phase transformers which have each two primary windings 
and one secondary winding. Three of these primary 
windings, one for each transformer, are connected in star 
and serve for the three-phase current, while the remaining 
primary windings are connected in series and serve for the 
single-phase alternating current generated in E. H represents 
the three conductors of the three-phase transmission line, 
and R is the return conductor of the superimposed alter- 
nating current. 

(c) Concurrent Transformation and Concurrent Generation 
of the Main Current and the Superimposed Current.—Fig. 5 
shows how such a transformation can be carried out in the 


DT 


R, R2 


case where the main current is a three-phase current, and 
the superimposed current a single-pbase current of different 
periodicity. 

DT is з four-limbed three-pbase transformer; H, ара H, 
the primary and secondary of the main current, R, and n, 
the primary and secondary return leads of the superimposed 
current. Ri and к, are wound round the return magnetic 
circuit of the transformer in the wished-for transformation 
ratio of the superimposed current. 

In order to generate the two currents in the same armature 
windings, machines possessing a double system of poles (one 
beside the other) are proposed. 

It is obvious that by a little ingenuity many systems of 
transmission and transformation, &c., may be worked out, and 
in the papers above referred to several more are given which 


cannot, however be referred to here. We think, in fact. 
that the system cannot be regarded as a practical system; of 
working, but rather as one capable of affording pretty black- 
board illustrations for theoreticians and mental gymnas- 
tics (of course excellent in their way) for unfortunate 
technical students in racking their brains to find out where 
and where not the different superimposed currents , will 
get to. 

In spite of the advantages above set out, we are unable to 
see where the system could be profitably applied. As regards 
advantage No. 1, closer examination proves it to be practic- 
ally an illusion. The advantages of 25 periods, as compared 
with 50 periods and higher, are :— 

(a) Long-distance transmission more economical. 

(b) Enables rotaries to be used instead of motor-generatora 
for conversion to direct current. 

If now a 50-period current be superimposed upon the 
25-period current, advantage (a) is lost. as far as itself is 
concerned; and secondly, the 50-period current is not 
required, as (5) the lighting can be done by means of the 
direct current, ав well as the power distribution. If the line 
be not a very long one, and rotaries be not used, then the 
advantages of 25 periods disappear, and with them also, if 
they existed at all, those of superimposed alternating current 
of 50 periods, "There remains now to consider the super- 
position of direct current on an alternating current. Direct 
current is almost always at a low voltage. It would, how- 
ever, never do to superimpose a low voltage direct current on 
a high voltage alternating current, as the extra cost of the 
insulation, due to the increased sectional area of the copper, 
would far and away outweigh any advantage gained. A low 
voltage distribution of alternating current with superimposed 
direct is an absurdity, as the motor load can best be borne by 
the direct current iteelf. 

The alleged simplification of wiring, &c., resulting from 
this system is, in our opinion, also a fallacy, We think this 
must be clear to anybody, other than the originators them- 
selves, who has tried to wend his way through the ramifica- 
tions of the system. As an example, the determination of the 
right gauge for fuse wires in this system would be a matter 
of no small difficulty. 

The saving in copper said to be theoretically possible is 
also doubtful; in any case, it is small, and depends for its 
attainment on the adjustment of the load of the main 
current and superimposed current and other things 
which would be hardly possible in practice. Among 
other practical details which bave not received atten- 
tion at the inventor’s bands, and which would have to 
be got over, are the increased capital costs of the bifilar- 
wound choke coils, &c., necessary to the system (ie, one 
application of it), and the effects which would be brought 
about by the different phases of a polyphase system being 
out of balance. All things considered, we think there can 


be no fear that the polycyclic system of distribution of 


electrical energy will offer any serious competition with the 
standard methods in use to-day. 
C. C. G. 


REFUSE DESTRUCTION: ITS SANITARY 
AND STEAM-RAISING ASPECTS. ` 


By FRANK BROADBENT, M.I.E.E. 


(Concluded from page 336.) 


VI. 
GENERALLY speaking, simplicity is conducive to efficiency; 
and the Simplex” destructor forms no exception to, but 
strikingly confirms, this general rule. Some of the best 
results in Tables IV. and V. were obtained with this type of 
furnace. 

The furnace is not divided up into cells, as is done in 
most other forms, but consists of one wide, continuovs grate, 
fired from two, three, or four furnace mouths, according to 
width. From back to front the grates are usually about 
5 ft. long, and a firing door is provided to each 5 ft. of 
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width ; that is, the grate is divided up into sections of 
25 sq. ft. The doors are counter-balanced, and are divided 
vertically, so that one-half can be lifted at a time for firing 
purposes, the other half shielding the fireman, and preventing 
too great an inrush of cold air. 

The ashpits, below the fire-bars, are divided into air-tight 
sections, corresponding with the number of firing doors. 
Each ashpit is provided with two steam-jet blowers, having 
regulating hand-wheels in front, by means of which the 
forced draught may be controlled. 

At one end of the grater a fire-bridge is built, over which 
the hot gases pass into a large combustion chamber. Ав 
the gases from the fire furthest from the bridge must pass 
over all the other fires, it is generally arranged that any wet 
refuse that bas to be destroyed is fed on to this grate. A 
mattress chamber for infected bedding is often provided at 
this end also. The temperature in the combustion chamber 
ranges from 1,800° F. and upwards, and, with a four-grate 
destructor, an average of over 2,000° F. can be maintained. 
Most of the dust given off from the fires settles in the 
combustion chamber, from which it is easily removed 
periodically. 

After leaving this chamber, the hot gases pass through 
the boiler and flues in the ordinary way. Owing to the 
high temperature of the gases, it is always advisable to use 
an economiser in conjunction with the boilers, so as to 
utilise as much of the heat as possible. To add still further 
to the efficiency of the system, the air for the forced draught 
is also heated by. means of the waste gases. This is effected 
by means of what is called a “regenerator.” The regene- 
rator consists of a number of cast-iron tubes, arranged in 
parallel, through which the flue gases pass, and around 
which the cold air is drawn on its way to the furnaces, 
becoming heated by this means to a temperature of 300° F. 
to 350° F. 


The quantity of steam used for the forced draught is 


about 15 per cent. of the amount generated, leaving 85 per 
cent. available for useful work. 

Messrs. Meldrum Bros. also supply a “ top feed” type of 
destructor, when the conditions favour this type. 

The credit of having erected the largest destructor in the 
world is claimed by the Horsfall Destructor Company. This 
is at Hamburg, and is designed to deal with upwards of 
180 tons per day of 24 hours. The Horsfall destructor may 
be said to be the pioneer of the high temperature type, and 
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was in successful operation at Oldham as far back as 
February, 1891. Additions have since been made, and the 
steam generated is used in oonnection with the electricity 
works, this being the first instance in which a refuge 
destructor was used for such a purpose. From 1891 to 1896 
the cost of repairs averaged only 24 per cent. upon the 
capital outlay. The cost per ton for stokers’ wages is 94d. 
The saving in coal to the electricity works equals 6°3d. per ton 
of refuse burned, which, with other economies and the profit 
on the mortar manufactured, reduces the cost of destroying 
the refuse to 7:2d. per ton for all charges, . 

This destructor is of the cellular top feed type, that is, it 


is divided up into compartments or cells, each having a 
grate area of about 25 sq. ft. The grate slopes upwards 
from the clinkering door in front, and terminates in a drying 
hearth at the back, which curves upwards towards the feed- 
ing hole, which is situated at the top and back of the cells, 

In some cases the cells are arranged back to back, one 
feeding hole being common to two cells. This forma a very 
compact arrangement. 

The refuse is tipped from a raised tipping platform into 
storage bins above the cells, and is raked forward as required 
and dropped down the holes on to the drying hearths from 
which it is again raked forward from the doors in front on 
to the grates. The green gases from the drying refuse pass 
over the fires to the flues, situate in the front part of the 
furnace crown. 

The air, before entering the furnaces, ia heated by paesing 
through air ducte placed between. the grates, and the side 
walls of the cells; Forced draught is, of course, used. 

To prevent the escape of dust from the chimney, a centri- 
fugal dust catcher is built at the base. Its construction is 
such that the. gases are caused to circulate rapidly around 
before passing into a central chamber, from which they pass 
by a flue tothechimney. The circulatory or swirling action 
tends to throw the dust against the outer wall of the 
chamber, and it then gradually settles by gravitation. The 
contrivance is very successful when used in connection with 
dusty refuse. 

The general arrangement of the Horsfall destructor at the 
Accrington electricity works is shown in the illustration. 
The boilers sre of the Lancashire type, and the design admits 
of their being fired by coal if desired in the event of shortage 
of refuse. The results of this plant were given in Tables 1V. 
and V. (ELEc. Rev., August 22nd and 29th, 1902.) 

There are several other makes of cellular destructors which, 
whilst differing in details from the Horsfall, are built upon 
the same general principles. Descriptions of these may be 
found in the published works on refuse destruction. 

It was shown in the last article that, under snitable con- 
ditions, upwards of 40 B.O.T. units of electricity may be 
generated per ton of unscreened ashpit refuse under normal 
working conditions, and that the quantity of гете 
produced per 1,000 head of population, ranges from about 
15 to 22 cwte. per day. Great possibilities are suggested by 
these facta. 

They suggest that besides water power and blast-furnace 
gas, there may be other sources of power now running to 
waste, the utilisation of which might not only be com- 
mercially profitable, but would be of almost incalculable 
profit when viewed from the hygienic standpoint. 

To place commercial ‘considerations before questions of 
health, is to put the cart before the horse with a vengeance; 
but the first question asked in these utilitarian days is usually 
* Does it, or will it, pay?” Mens sana in corpore sano is 
not yet treated as a marketable commodity, although both 
directly and indirectly it is & valuable asset in any com- 
munity. It has already been shown that even in colliery 
districts it may be cheaper under suitable conditions and in 
a well-engineered scheme, to burn refuse than coal. Although 
coal is cheap, the refuse has a high calorific value. | 

In districts remote from coal fields, while the refuse 18 
sometimes not so good, coal is dearer. Grays is certainly 
anything but a colliery district, yet a yield of 40 units of 
electricity per ton of refuse has been obtained there on 8 
test run. 

Taking, however, a lower figure, viz., 85 units per toD, 
and the moderate estimate of 15 cwts. of refuse per day per 
1,000 head of population, we find that, if it were possible to 
burn all the refuse in the United Kingdom (say, 33,000 tons 
per day) in efficient destructors, we should be able to pro- 
duce, from this source alone, almost 400,000,000 unite of 
electricity per annum. This amount is sufficient to supply 
current to over 26,000,000 lamps of 8-с.р., taking the 
average consumption as 15 units per lamp per annum; and 
is more than double the output in 1902 of all the electric 
light undertakings in the kingdom. | 

Such is the vision that looms in the mind of the imagina- 
tive engineer, the engineer who cannot see a hillside stream 
without forming some -mental estimate of the power con- 
1 running to waste, and building water-power houses 
in the air. | 
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But imagination must not be allowed to run riot; and 
common sense suggests that it is ascommercially impracticable 
to convey all the refuse distributed over a sparsely-populated 
district, to one destructor centre, as to centralise the 
miniature waterfalls which are to be found on every country 
side. Making, however, ample allowances for such districts, 
there is still left to us a considerable margin for the profit- 
able utilisation of refuse in towns. | 

Take a well-peopled town of 20,000 inhabitants. The 

uantity of refuse for disposal will be upwards of 15 tons a 
ay. At 35 unite per ton, this should be sufficient to produce 
annually about 190,000 unita, or sufficient to supply 12,600 
lamps of 8 0. P., at the average consumption of 15 units per 


р. 

The annual consumption per lamp, however, is а very 
elastic quantity ; and, whilst 15 units per lamp per annum 
is a very fair average for the whole country, it is not a 
figure that can be used in considering any particular town. 
The consumption per lamp depends largely upon local con- 
ditions, and varies very considerably with the character of 
the town; thus at Newmarket, the annual consumption per 
lamp is 8°2 units, whereas at Islington it is 40. This factor 
must, therefore, be taken into consideration in endea- 
vouring to arrive at the capacity of any station in terms of 
lamps. ~ 

As has already been pointed out, the economical use of refuse 
as в fuel for electric lighting stations necessitates accumula- 
tors. The lower the rate of combustion in tons per hour, the 
smaller will be the initial cost of the destructor, and the 
greater the cost of the accumulator. A compromise must 
therefore be made, such that the sum of the total costs of 
destruction, plus total costs of storage, isa minimum. Such 
costs must, of course, include all standing charges, attendance, 
battery losses, &c., and the reduced size of generating plant, 
consequent upon greater storage capacity, must also be taken 
into consideration. 

There is one other point still to consider, and that is, the 
‘indestructible residue. After we have done our best, there 
remains about 30 per cent. of the original mass, in the form 
of hard, innocuous clinker, and fused dust. 

In а town destroying 15 tons of refuse a day, the residue 
would be about 4 to 44 tons. What is to be done with it ? 

Bradford leads the way in this country in the matter of 
refuse destructors. Six destructors are erected in various 
parts of the town, capable of dealing with about 300 tons 
a day. 

Up to 1894 it cost the Corporation over £1,000 a year to 
cart the clinker away to tips. 

Since that time many uses have been found for it, such as 
the making of mortar and concrete, artificial flags, bricks, 
and road beds. 

Now, practically the whole of the clinker is profitably 
dispored of. In 1900 mortar was turned out at the rate of 
12,000 tons в year; 15,000 loads of clinker were sold at 
8d. a load ; and machinery was put down to produce 200 
slabs of artificial stone a day. Bricks made from а 10 per cent. 
mixture of hydraulic lime and clinker, properly seasoned, are 
50 per cent, stronger than the ordinary bricks used in Brad- 
ford. Twenty tons of clinker are required for 8,000 bricks, 
which can be made for 14s. per 1,000. Birmingham, Man- 
chester, Sheffield, Bermondsey and other large towns are 
also utilising their clinker in this way. 

The dust from the flues and the chimney is, in some 
places, used as a base for the manufacture of disinfecting 
powder, The cleansing superintendent to St. Luke’s Vestry, 
in a paper read in 1899, says that “the dust is eagerly 
bought by sanitary powder manufacturers at 2s. a ton, and, 
after treatment by acid, was sold, in all probability, back to 
the Vestry at £8 a ton.” 

By making its own disinfecting powder the Vestry saves 
about £2 a ton, or £40 a year. 

The crade clinker and fused dust form excellent mediums 
for sewage filtration beds, and are considered to be better 
than coke for this purpose. Considerable savings, therefore, 
may be effected by substituting them for coke. n" 

All things considered, there appears to be every likelihood 
that the commercial possibilities of high-temperature des- 
tructors will hasten the general adoption of this, the only 


sanitary method of dealing with town refuse. 


In conclusion, the writer must express his indebtedness and 


thanks to Messrs. Meldrum Bros, Limited, Messrs. The 
Horsfall Destructor Co., Limited, Mr. E. J. Long (chief 
engineer at Grays), Mr. W. Sillery (Wrexham), Mr. D. 
Schofield (Shipley), and Mr. W. F. Goodrich for data and 
information freely placed at his disposal. 


ELECTRIC BRAKES. 
Bx G. Н. FAWCUS. 


THE recent unfortunate tramway accident at Glasgow must 
have suggested to many tramway engineers the necessity for 
rendering the possibility of a recurrence of a similar mishap 
as remote as possible. 

With the little information as yet to hand, it is difficult to 
understand what happened, and too early to form an opinion 
as to what was the proper course for the motorman to pursue. 
But it is apparent that if a car can be prevented from run- 
ning backwards after it has once stopped, without the use of 
the mechanical brake, a good deal is accomplished in the 
direction of security against such accidents, and the writer 
wishes to show that this can be arranged with simplicity and 
little or no extra expente. 

With the ordinary simple form of electric brake—the 
motors generating current'to be absorbed in a resistance— 
the motors should be so connected that the armature of each 
motor excites the field of the other, when running in parallel, 
thas :— 


with the direction of current assumed as shown. 

If the direction of rotation be reversed (by the car 
running backwards, and without the position of the con- 
troller handle being altered), the motors will excite and run 
short-circuited on one another, neglecting the resistance, 
thus :— 


and prevent the car making any appreciable progress. 

In explanation, it is assumed that the armature of No. 1 
generates sufficient E.M.F., with the residual field, to send a 
current in the opposite direction through the field of No. 2. 
This is sufficient to start the armature of No. 2, generating 
in the same direction as before (both its direction of rotation 
and field being reversed), and exciting field No. 1, whose 
polarity remains the same. 

With this arrangement it would be advisable for the 
motorman to always use his electric brake when stopping, 
and to keep his controller in the “ brake position until 
restarting the car. 
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In this we have the novelty of two series machines gene- 
rating when run in either direction without a change.of con- 
nections, and that it is quick and reliable in action, the writer 
has proved by experience. 


SINGLE-PHASE PUMPING PLANT AT 
HAMMERSMITH. 


* 


As up to the present single-phase motors have been very 


little used for pumping purposes in this country, it may be 


of interest to our readers to describe a plant which has been 
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Fic. 1.—GwvyNNER CENTRIFUGAL PUMPS DRIVEN BY WITTINd BROS. SINGLE-PHASE MOTORS. 


put down recently by the Hammersmith Vestry, to che design 
and specification of Messrs. Preece & Cardew, consulting 
engineers, Westminster. 

The object of the plant is to pump Thames water for con- 
densing purposes from the Corporation 
Wharf, Chancellor Road (where the pump 
house is situated), to an elevated cast-iron 
tank at the Vestry electricity works, some 
700 yards distant. The water flows from 
this tank with a 12 ft. fall into“ Körting“ 
ejector condensers connected with two 
1,000 - I. H. Pp. low - speed “ Musgrave 
engines direct coupled to 600-K w. fly-wheel 
alternators, which have recently been in- 
stalled. A 24-in. cast-iron main, through 
which the water is forced, connects the 
pump house to the tank at the power 
station, and running parallel to this main 
is a 4 ft. 6 in. brick culvert, through 
which the water gravitates from the hot 
well (or condenser discharge) to a suction 
tank underneath the pump house, or (when 
the tidal conditions are favourable) directly 
into the river. 

The contract for the whole of the pump 
house plant was entrusted to Messrs. 
Witting Bros., Electrical Engineers and 
Contractors, Limited, Cannon Street, 
London, who sub.let that for the pumps 
and pipe work to Messrs. J. and H. 
Gwynne, of Hammersmith, and that for 
the high-pressure switchboard to Mesers. 
Ferranti, Limited. 

Mr. G. G. Bell, the engineer and manager 
to the Vestry’s electrical undertaking, 
superintended the erection of the pump house and plant. 

The pumping plant, as at present installed, consists of 
two single-phase motors of 27 B.H.P. each, mounted on 
common bedplates with, and direct coupled to, two 8-in. 
centrifugal pumps, designed to lift 60,000 gallons of water each 


per hour, against an effective head of 45 ft. when running at 
950 r.p.n. Each motor is fed by a separate 30-Kw. trans- 
former of Messrs. Witting Bros.’ standard design for power 
work, which transforms the primary current at 2,200 volts 
and 50 cycles to the pressure of 220 volts, for which the 
motors are designed. 

These transformers are connected by concentric cables to a 
high-pressure fuseboard of the Ferranti” standard oil 
break type, the feeder between this and the power house 
being a paper-insulated, lead-covered concentric cable, having 
its outer earthed; this can be plugged on to either trans- 
former, or to both, at the fuseboard. | | | 

The low-pressure switchboard, made by Mesers. Witting 
Bros., consists (as can be seen from the illustrations) of two 

independent white marble panels, each 

containing an ammeter, a double - pole 
switch, and a fuse, a voltmeter being 
common to both panels; these panels 
also contain the starting resistances and 
multiple contact switches for the rotor 
circuits of the motors. | 

It will be seen from this description 
and from the diagram of connections 
on p. 534, that the whole of the pump 
house arrangements are in duplicate, each 
motor pump, with its transformer and 

. switchgear, being independent and iu 
parallel, so that the risk of a total failure 
of condensing water is very remote. 

The pumps are of Messrs. J. & Н. 
Gwynne's Invincible“ type, having cast- 
iron bodies, guu-metal discs, manganese 
bronze shafts, and gun-metal glands. The 
peripheral speed of the discs is about 

4.000 ft. per minute, corresponding to à 
45 ft. effective head. Each pump is 
connected through an 8 in. x 20 ft. 
suction pipe to a foot valve and wrought- 
iron grate strainer at the bottom of the 
suction tank, which has a capacity of about 
80,000 gallons. As can be seen from the drawing (fig. 4), 
this brick-lined tank is connected with the river at high 
tide by means of a 4 ft. 6 in. inlet sewer with sluice gate. 
So long as the river level is above the sluice gate, river 


Fic. 2.—Pump Room anp ELECTRIC CRANE. 


water can be delivered direct to the condenser tank, the 
hot water being discharged to the river ; but when the tide 
is lower than the sluice gate, the warm water from the 
condensers is returned to the suction tank and used over 
and over again. This circulation, taken in connection with 
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the large amount of water stored, is enongh to keep the 


water sufficiently cool to ensure a good vacuum for the 
engines. 

The pumps are primed by means of а 13-in. pipe connected 
to a tank which is fed from the town main, and each pump 
is also fitted with an emptying cock, overflow or air outlet 
cock, a pressure gauge and vacuum gauge. In addition, 
each pump is fitted with a non-return flap valve on the dis- 
charge side to prevent the pump case from experiencing the 


Fic. 3.—CBANE Driven By Sinauu-PHass MOTOR. 


return shock due to the momentum of the water in the long 
length of delivery pipe, as well as to supplement the foot 
valve and prevent the water from leaking in case the latter 
becomes blocked by foreign matter from the river. 

The motors are of Messrs. Witting Bros.’ standard 
induction type, and are directly coupled to the pumps, no 
clutches being used. 

The special features of these motors are their large starting 
torques and overload capacities, combined with good 
efficiency and high power factor. In this connection, it 
may be mentioned that these particular Hammersmith 
motors, although designed for 27 B. H.P., have been tested 
on the brake (at normal supply pressure) at 45 B. H. P. 
(i. e., 70 per cent. overload), and have been running for 
almost two hours with 87 B. H. P. (i. e., 40 per cent. overload) 
without undue heating. Moreover, each motor starts its 
pump with the pump chamber full of water, with the current 
gradually increasing from 100 amperes to 135 amperes, 
which is the full load current. 

A non-inductive rotor resistance is used at starting, which 
is inserted into the (star-connected) rotor windings through 
the intermediary of slip rings and brushes ; the latter are of 
laminated brass (Boudreaux type), while the slip rings are 
of steel. 

A small auxiliary resistance is used in series with the 
running phase at starting; this is short-circuited auto- 
matically by tbe auxiliary switch, which cuts out the 


starting phase when the speed has attained a certain value. . 


As can be seen from the diagram of connections, this 
auxiliary switch—slthough electrically insulated from the 
hand-wheel and the three-way switch which cuts out the rotor 
resistances—is actuated mechanically by a projection from 
the hand-wheel, so that the motor is started simply by slowly 
turning the hand-wheel in one direction. 


The stator coils are arranged in a six-pole grouping, 


which gives a speed of 1,000 r.p.m. at no load. The stator 
windings are buried in slots insulated with micanite troughs, 
and as the three-phase rotor is wound in a similar way, the 
windings being keyed in by means of fibre wedges, these 
motors are practically indestructible. As they are provided 
with white metal bearings and efficient ring lubrication, they 
can be 1un continuously without any attention whatever. 
The power factor at full load is 83 per cent. and the effi- 
ciency 82} per cent., so that the motors compare very 
favourably with direct current machines. 

The pump house has ample room to accommodate two 
further pumping sets similar to those above described, which 
will be required as soon as the increasing demand for power 


= 


and light in the district necessitates the laying down of 
further generating plant. 

One of the photographs (fig. 1) gives a good view of the 
interior of the pump house showing the motor pumps, the 
low pressure switchboard and transformers, whilst another 
illustration (fig. 2) gives an exterior view of the pump house 
and river. This also shows on the right-hand side part of 
the chains and anchor pillars of the Hammersmith Suspen- 
sion Bridge on the Surrey aide. 

This illustration gives a good view of a new electric loco- 
motive jib crane on an elevated gantry, recently installed for 
the Hammersmith Vestry by Mr. Thomas Smith, of Rodley, 
near Leeds. The figure shows the crane unloading road 
metal from a Thames barge. 

As this, as far as we know, is the first single-phase 
travelling crane which has been put to work in this country, 
and as it derives ita power from a transformer in the pump 
house described above, it may not be out of place to give a 
short description of it here. - 

The crane is constructed to lift 5 tons at 16 ft., 2 tons at 
35 ft., 30 cwt. at 40 ft., and 1 ton at 42 ft. radius, the 
lifting speed being 80 ft. per minute for 2 tons and under, 
whilst the crane travels at 150 ft. per minute on a 7 ft. 
“pa track elevated to a height of about 7 ft., and makes 
15 r.p.m. 

The wrought-steel lattice jib is 48 ft. long, and the crane 
is balanced to support 2 tons at 45 ft. radius. There are 
independent motions for hoisting, revolving, jib adjusting 
and propelling, all driven from the same motor, and so 
arranged that it is possible to perform all four operations 
at the same time, although it is not usual or advisable to 
perform more than two motions at once, on account of the 
great length of the jib and the rather limited operating 
space, 

The connection between the motor and the first motion 
shaft of the crane is by means of bevel gearing cut from the 
solid, and gun-metal worm wheel with steel worm, perfectly 
enclosed and running in an oil bath. 

There is a powerful friction brake operated by foot lever, 
strong crab and gearing all very compactly arranged, top 
and bottom swivels, platform and handrail, from which the 
attendant can readily see and control all movements of the 
crane, wrought-steel central column, cast-iron frame, steel 
axles, steel tired travelling wheels, and steel wire rope for 
hoisting, and the total weight of the crane with a 2-ton load 
is about 80 tons, 


Fic. 4.—BmBoriloNAL ErLmvaTIOM or Pumpr Housz. 


The electrical equipment consists of а 20-в.н.р, 50-cycle 
single-phase motor, of Messrs. Witting Bros,’ standard make, 
similar to those in the pump house, but of the enclosed type, 
with phosphor bronze rings and duplicate carbon brushes on 
each ring, and wound for 105 volta at terminals, This low 
voltage is chosen for extra safety in connection with the 


` insulated third-rail system of supply used with the crane. 
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This rail is supported on wooden sleepers between the two 
gantry rails, which act as the return conductors as far as the 
armoured concentric feeder, connecting the switchboard in 
the pump house tothe three rails. The third rail is insulated 
with ** Verus" insulators, and the current is collected by a 
special brush which in turn is connected to slip rings at the 
centre of the crab, from which by means of other brushes 
connection is made to the motor and controller. This 
arrangement allows the crane to be revolved indefinitely in 
either direction. 

The motor spindle, which runs at 950 r.p.m., is connected 
to the worm shaft mentioned above by means of a special 
friction clutch, but the clutch is not really necessary with 
this type of motor, as (although designed to start with a 
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current not exceeding full-load current) the motor is 
capable of starting the worm wheel, bevelled gearing and 
first-motion shaft in either direction without the use of the 
clutch. 

A suitable controller of the direct-current crane type (in 
general appearance and design) stands beside the motor, and 
is used for starting the same in either direction by simply 
turning one handle to the right or left, as the case may be. 

Fig. 3, which shows some of the crane mechanism, 
gives a view of the motor with the weather shield removed, 
and slip ring cover open. It also shows the controller with 
its cover removed, situated Lehind the motor. 

As a further instance of the overload capacity of these 
motors, we may mention that the above 20-H.P. motor will 
give at least 30 H.P., and regularly starts the travelling 
motion of the crane, which requires a momentary output of 
28} B. H.P. whilst accelerating. The actual power required 
for travelling at uniform speed is, however, only 11} B. H. P. 

It has often been thought that the single-phase motor is 
not suited for this class of work, but it seems that by 
employing the arrangement of gearing used on this crane and 
the motor in question, entirely satisfactory resulta can be 
obtained. 

The photographs illustrating this article were prepared 
by Mr. Arthur S. Long, of Fulham Road, S.W. 
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PROCEDURE ON APPLICATION FOR A 
TRAMWAY ORDER. 


[BY 4 LEGAL CONTRIBUTOR. | 


ALTHOUGH the progress of electricity has brought about an 
extraordinary change in the character, and has very mate- 
rially increased the usefulness of the street tramway, the 
public statutes which were passed in the days of the 1 
car are applicable to its swifter and more modern brother. 
Content with an Act which was placed upon the bock in the 
year 1870, the Legislature retains the prooedure, the ground- 
work of which was laid in that year, and the details of 
which were subsequently elaborated in rules published by the 
Board of Trade, As new tramways are being established 
every day, which not only provide inhabitants of towns with 
а swift and inexpensive means of moving from place to place, 
but actually bid fair to deprive the railways of some con- 
siderable proportion of their local traffic, it may interest our 
readers if we outline the procedure which must be observed 
hy those who promote an electric tramway. After dealing 
with tramways proper, we hope to draw attention to the 
provisions of the Light Railways Act, 1896, and to point 
out the advantages (and disadvantages) of obtaining a light 
railway instead of a tramway order. | 

We shall confine our attention to tramways in England 
and Wales, although the methods to be adopted in Scotland 
are practically the same. 

Who may Apply for a Provisional Order.— It is pro- 
vided by the Tramways Act, 1870 (Sec. 4), that provisional 
orders for the construction of a tramway in any district may 
be obtained by— 

l. The local authority of such district, or by 

2. Any person, persons, corporation, or company, with 
the consent of the local authority of such district, or of the 
road authority of such district, where such district is, or 
forms part of, a highway district formed under the provisions 
of “the Highways Acts.” І 

If an application for a provisional order is made by а 
local authority, it must first be approved by a resolution of 
the members, passed in the manner prescribed in Part iii. of 
Schedule A to the Act of 1870. It is there provided that 
the necessary resolution must be passed at a special meeting ; 
that one month's notice at least must be given of such 
special meeting ; and that, with regard to English tram- 
ways, the resolution shall not be passed unless two-thirds of 
the members constituting such local authority are present, 
and vote at such special meeting, and that the majority of 
those present and voting concur in the resolution. 

What is Sufficient Evidence of Approval.—Rule 1 of the 
Board of Trade Rules provides that evidence of approval 
must be given by (a) a certified copy of the resolution 
approving of the intention to make the application ; (5) a 
certified copy of the notice convening the special meeting to 
consider the application ; and (c) a certified statement of 
the number of members constituting the local authority, and 
of the number present and voting at such special meeting. 

Where an application is made by any body or person other 
than a local authority, evidence of the consent required by 
Pt. 1, Sec. 4 of the Act (i. e., the consent of tbe local 
authority), must be given at the required time by (a) в 
certified copy of the resolution passed at a meeting of the 
local or road authority; (b) a copy of the notice convening 
the meeting, which notice must contain a statement that the 
subject of the proposed tramway will be brought before the 
meeting. Similar evidence of the consent of the local and 
road authorities must be produced in cases in which the 
promoters seek to use steam or other mechanical power on 
any tramway or tramways already authorised. [Note : The 
substitution of electric or steam traction for horse traction 
will be dealt with later.] 

Power of the Board of Trade to Dispense with the Con- 
sent of the Local Authority—It is provided by Sec. 5 of 
the Act of 1870, that the Board of Trade may in some cases 
dispense with the consent of the local or road authority 
where it is proposed to lay down a continuous tramway in 
the districts of two or more authorities, If the length of 
tramway proposed to be laid in а non-assenting district is 


"or 


xL dyes 
„АА . 
Гү. 5 


EB 


dem hy 


a И * E 
* yp 
Ut 
hiemes 
se ду" 
ub 01. + 
quel is 
zw. 
1 

1 ‚ 
DHE OT gs 
f L v. 
: r 
] EN 4 
te фам 
iSt (ал 
Li a 
acd var 
Ug à ur 


- 


t 


vol. 51. No. 1,296, Emerzwsza £6,1902] THE ELECTRICAL REVIEW. 535 
O ааа ааа ааа ааа ааа а аар — "mid — 


less than two-thirds of the entire length, the coasent of that 
body may be dispensed with. s 

Steps to be taken by the Promoters.—The following notes 
will give some idea of the dates upon which promoters must 
take the necessary steps to obtain & provisional order :— 

In October or November next before the application the 
promoters must publish notice of their intention to make 
such application. Every advertisement of such application, 
which is to be published in the manner hereinafter described, 
must contain the following particulars :— 

(a) The objects of the intended application ; 

(b) A general description of tbe nature of the proposed 
works, if any ; 

(c) The names of the town lands, parishes, townships and 
extra parccbial places in which the proposed works, if any, 
will b» made; 

(d) Tke times and places at which the deposit of plans, 
&c., for public inspection will be made; 

(e) An office either in Londcn, or at the place to which 
the intended application relates, at which printed copies of 
the draft provisional order when deposited, ard of. the pro- 
visional order when made will be obtainable. 

This advertisement is to be inserted :— : 

(a) Once at least in the London or Edinburgh Gazelle, 
according as the application is made in England or 
Scotland ; - І 

- (Б) Orce at least in each of two successive weeks in some 
one and the same newspaper published in the district affected 
by the proposed undertaking. 

The Board of Trade rules provide that an advertisement 
£o published must specify at what point or points, and on 
which side of the street or road it is proposed to lay such 
tramway, £o that for a distance of 30 ft. or upwards a hss 
space than 9-ft. 6 in., or if it is intended to run thereon 
carriages or trucks ара for use upon railways, a less 
space than 10 ft. 6 in. shall intervene between the outside of 
the footpath on the side of the street or road and the nearest 
rail of the tramway. The notice shall also specify the gauge 
to be adopted, and what power it is intended to employ for 
moving carriages or trucks upon the tramway. 

Street Nolices.—It might be thought that the notices 
above alluded to should be sufficient to draw public attention to 
a tramway scheme, It is further provided, however, by R. 5 
of tbe Board of Trades rules, that in the months of October 


-and November prior to the application for any provisional 


order, notice thereof shall be posted for 14 consecutive 
days in every street or road along which it is proposed to 
lay the tramway, in such manncr as the authority having 
the control of such street or road shall direct. 

. On or before November 80th the promoters must deposit 
certain dccuments at the office (a) of the Clerk of. the Peace 
for every county, riding, or division, and (^) of the parish 
clerk of every parish, and the cffice of the local authority 
of every district in or through which any undertaking is 
proposed to be made, and at the Board of Trade. ‘The 
documents to be so deposited include— | 

` 1. А copy of the advertisement published by them. 

2. A proper plan and section of the proposed works, if 
any, such plan and ecction to be prepared according to such 
regulations as may from time to time be made by the Board 
of Trade in that behalf. It is provided by R. 10 of the 
B.T. ruks that the map is to be on the scale of 6 in. to the 
mile, and that the plan is to show the exact position of the 
proposed tramway in relation to the centre of the street or 
road. Those who are called upon to prepare maps or plans 
will find minute instructions in the В.Т. rule». 

Notice to Railway Companies,—In addition to the benefit 
of the public notices to which we have already referred, 
railway and canal companies are entitled to special notices. 
Thus where the works of the promoters cross over any rail- 
way or canal, it is provided by R. 6 of the B.T. rules that, 
on or before the 15th day of December, prior to an applica- 
tion for a provisional order for laying down a tramway 
crossing, any railway or tramway on the level, or crossing 
any railway, tramway or canal by means of a bridge, 
or otherwise affecting or interfering with such rai'- 
Way, tramway or canal, notice in writing of such appli- 
cation shall be served upon the owner or reputed owner, and 
upon the lessee or reputed lessee of such railway, tramway or 
canal, and such notice shall state the place or places at which 


the plans of the tramway to be authorised by such provisional 
order have been or will be deposited. 

Similar notices have to be given to County Councils and 
proprietors of navigable rivers in respect of their bridges or 
other works which are proposed to be crossed or otherwise 
interfered with. | 

(To be continued.) 


THE ATOMIC THEORY WITHOUT 
HYPOTHESIS. 


As will be gathered from the title given to it by its author, 
the Presidential Address delivered to Section B of the British 
Association at Belfast by Prof. Divers, deals with an exceed- 
ingly abstruse and highly polemical branch of chemistry or 
chemico-physics. Of Ше ultimate composition of matter— 
whether many, at any rate, of the substances we are pleased 
to consider as elements are actually and inherently elemental ; 
or whether they are all different manifestations of one and 
the same Urstoff "—«e know nothing; and opinions аге 
still somewhat divided as to the penultimate composition 
thereof. The phrases “atomic theory " and “atomic hypo- 
thesis" are frequently employed ав exact synonyms; but 
taking the precise significance assigned to them by Dr. 
Divers, the atomic hypothesis is the popular form of the 
idea. According to this, matter is discontinuous or coarse- 
grained ; a certain substance is made up of an inconceivable 
number of identical molecules, each of which is, in its turn 
(usually) composed of two or more atoms, Each atom is 
so small as to be incapable of further sub-division ; so small 
that it cannot exist alone; and each atom, if the substance 
is an element, in the molccule is identical, whereas different 
atoms (i. e., atoms of different elements) are present in the 
molecule of a compound. - The hypothesis also assumes that 
each atom in the molecule is, in comparative language, 
widely separated from all its neighbours; so that the mole- 
cule, to use the well-known simile, is а microcosmic 
analogue of a bag of shot. Each atom, moreover, and 
consequently every molecule, possesses a specific relative 
weight, so that if the atom of hydrogen is taken as 
unity for convenience—it having been the lightest body 


known to chemists—the atom of scdium is 23 times, 


and that of chlorine 35 times as heavy. In other words, 
since atoms rarely exist alone, and since there are two 
atoms in the molecules of each of the substances mentioned, 
whilst the smallest quantity of hydrogen which can take 
part in a chemical reaction is two parts by weight, the 
smallest quantities of sodium and chlorine, similarly active, 


are 46 and 70 parts by weight respectively. There are difti- 


culties in the way of this conception when carried out 
logically, and so we come to the atomic theory which, in 
Dr. Divers’s words, is that “the quantities of substances 
which interact in single chemical changes are equal to one 
another, as truly equal in one way as equal masses are in 
another, and therefore that chemical interaction is a measure 
of quantity of unlike substances, distinct from, ard inde- 
pendent of, dynamical or mass measurement." "This leads to 
what is at first sight anomalous, viz., that chemically speak- 
ing, sodium chloride should be regarded as a compound of 
one part of sodium with one of chlorine, whereas physically, 
or from the mass point of view, it is a compound of 23 parts 
of sodium and 35 parts of chlorine. We are so accustomed, 
in scientific inquiry as in daily life, to measure mass by 
weight, that we are prone sometimes to forget that there are 
other ways of estimating it, nile the learner of physics 
finds one of his first great wifficulties in separating the two 
ideas, As this is so well-known a trouble to the student, 
perhaps we may be permitted a coarse illustration. When 
there is a contested vacancy in Parliament, the returning 
officer counts the number of people voting for each candi- 
date; he does not ascertain their collective weights, nor their 
united heights, nor their brain power; be determines mass 
by number of particles, ignoring weight and size altogether. 
To the election agent one Conservative is exactly eqnivalent 
to one Liberal, just as to Dr. Divers one molecule of scdium 
is equal to one molecule of chlorine; while one man may be 
E 


At 


536 THE ELECTRICAL RE 


[Vol. 51. No. 1,296, ВвртЕмвив 26, 1902. 


— SSS SSS Scenery 


9 stone and a genius, and the other 1х stone aud a fool— 
totally different in weight and certain properties, as are the 
two molecules of sodium and chlorine in all respects save 
combining power. 

Dr. Divers proceeds in his address to deal with radicles, 
which, in opposition to the powers that be, he prefers to spell 
* radicals," and then he treats of valency, elaborating his 
argument as clearly, perhaps, as the nature of the subject 


permits. It seems to follow that our old friend the atom is = 


no longer the property of the chemist. If it is necessary 
for physical and mathematical reasons for the physicist to 


think in atoms, and even if, as so many authorities hold, . 


atoms have an objective existence, the raw material of the 
chemist is the molecule. There is no such thing as chemical 
addition, only interaction. It is not correct to write the 
common equation С + O = CO; we must write C4 + О, = 
2 CO. One atom of carbon does not adhere to one of carbon 
simply; the two atoms in the carbon molecule, ard the two 
atoms in the oxygen molecule, each separate, and each t:ke 
new partners, yielding two molecules of carbon monoxide, 
each of which contains one atom of carbon and onc of 
oxygen. Much of Prof. Divers's address relates to the subtle 
difference between composition and constitution, which is 
the basis of organie chemistry. "There are hosts of organic 
bodies—those known as isomers and polymers, &c.—which 
have an identical composition (i. /., percentage composition), 
but which differ in physical or chemical properties, or both. 
These are matters for the chemist mainly to study, and are 
somewhat beyond our purview; but we may instance the 
common substance, benzene, whose formula is C, H4, whereas 
that of acetylene, as different from the former as possible, is 
C, H,—numerically one and the same thing. 


CORRESPONDENCE. 


Humming in Pipes. 


In a country house, which I recently fitted up with electric 
light supplied from a steam plant and battery, it was found 
necessary to run. the maius from the engine house to the 
main distributing board—a distance of about 100 yards and 
inside a passage, The wires were encased in /vro Simplex 
steel (ordinary) conduits instead of %, in order to keep 
the work closer to the wall and make it less conspicuous. 
There are a few turns in the pipes due to arches, and a 
difference in the level of the ceilings. When the dynamo 
is running direct, on to tlie house there is a ** hum," exactly 
similar to that made by a small transformer on alternating 
current ; when the house is being lit by the battery the 
noise ceases. The voltage is 100 (continuous, of course). 

Can you give me any explanation as to the cause of the 


phenomenon and suggest a remedy * 
R. C. 


Electric Hoists. 


“J.G. Y. D. M." might prevent his brake hunting by 
connecting its winding next to the D.P. switch, in which 
position the shunt, as well as the armature curreut, will pass 
through it. If after trying this the current is too small to 
lift the brake, he should rewind it. 

If this alone does not work well the lift cave might be 
provided with a false bottom for carrying the page of type. 
The false bottom would be supported on compression springs, 
and the stops at top and bottom of the lift well would act on 


БН e false bottom аці Tot. on the cave itself; the idea being 
tha us way the necessity Tosr the (ue to stop preeiselit 


at certain points would be ейі, А spring suspension 
on the cage rope might do instead of whe false bottom. 


"n. H. W. W. D. 


* 


A Question of Trade Etiquette. > 


We shall be glad if you will give us some infori Nation on 
trade etiquette on the following point :— ч“ 

Some time ago ore of our partners got into conversation 
with the architect of a hotel which is being put up in the 
suburbs of this city, and the conversation turned on venti.!a- 


tion. Having friends who make electrically-driven fans for 
ventilating purposes, we thought we could do them a good 
turn, and make a little for ourselves at the same time, by 
introduging the fans to this architect’s notice, and found, as 
we expected, that the subject of ventilation by the method 
mentjoned, had never entered his head. 

re met this architect at intervals, and finally, about six 
fiths after our initial conversation, and after we had gone 
a good deal of trouble with him, he placed the order with 
us for some electrically-driven fans, and aleo an electrically- 
driven pump. At that time we knew the wiring of the 
ne for lighting purposes had not even been tendered 
or. 

Subsequently we received a visit from a gentleman, wko 
informed us that he had received the contract for wiring the 
building for lighting purposes, and that he also had to run 
the wiring to our fans, and that the architect had referred 
him to us for particulars of the connections. 

Now comes the part we cannot understand, namely, this 
wiring contractor coolly demands from us the difference 
between the price at which we cold these fans to the architect, 
and that at which wc would have sold the fans to him, the 
wiring contractor. 

As we actually created our market, and received биг 
order, long before the wiring contractor appeared on the 
&cene, and as, moreover, this contractor has not even given 
us an inquiry during the four y.ars we have been in business, 
we thought this was abit of cool impertinence, and we should 
like to know your opinion on the matter, and also that of 
some of your readers. 


Puzzled. 


[ Personally, we fail to see what the wiring contractor had 
to do with the transaction between the architect and our 
correspondents. Apparcntly he must have mistaken “ fans ” 
for“ fittings,” and on the same principle he might levy toll 
on every motor, large or small, at present or hereafter to be 
installed on the premises, However, perhaps the National 
Electric Contractors’ Association can throw some light on 
the matter.—HEps. El. EC. REV. ] 


SURFACE CoNTACT SYSTEMS. We have received a letter 
signed J. D. F. Andrews, relating to our leader on this sub- 
ject in our last issue. Mr. Andrews states that he has 
invented a surface-contact system, and, after thc mauner of 
inventors, accuses us of prejudice and lack of knowledge. 
We have no objection whatever to incurring our corre- 
spondeut's displeasure, and we are willing to publish his views 
on the merits of surface-contact systems; but we decline to 
insert a letter so discourteous as the one before us.—EDs, 
Еке. Rev. І 


Ачин АМ AH -Probably the following firms would 
be able to supply „on: A. G. Cossor, 54, Farringdon Road, 
London, К.С, (mercury pump); Pulsometer Engineering 
Company, Limited, Nine Elms Iron Works, Reading (mecha- 
nical pump). Hs. Enee, Rev, 


ELECTRO-METALLURGICAL PROBLEMS.-I. 


By ALEC. A. BEADLE, A.LE.E., F. C. f. 


COPPER. 


UHERE are 11 important copper bearing minerals, and of 
these the foremost are the unoxidised ones, viz., copper 
pyrites and erubesite, double sulphides of copper and iron ; 
copper glance, copper sulphide; tetrahedrite, a double 
sulphide with antimony ; aud bournonite, a treble sulphide 
with lead and antimony. These are usually carried in a 
matrix of quartz or alkaline carth silicate, and contain, 
besides sulphur, iron, antimony and lead, varying quantities 
of arsenic, tin, silver, gold, &c. 

Copper exists less abundantly as oxides, blue and green 
carbonates, silicate and basic chloride; but these present 
less difficulty in reduction, and are, in fact, welcomed by the 
smelter to aid in the decomposition of his sulphide ores. 
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The former unoxidised ores are the most important, and 
therefore call for the attention of the metallurgist. As is 
well known, the present mode of reduction is very compli- 
cated and expensive, involving as many as seven operations, 
including electrolytic refining, which, however, can in some 
instances be reduced to five by treatment of the matte in the 
Bessemer converter. Thus it would appear that there is 
here room for a totally different method of reduction, 
involving fewer operations. The many attempts to solve this 
problem electro-metallurgically may be said to come under 
two heads: — (a) Obtaining the copper in solution direct from 
the crushed, raw, or roasted ore, and electrolysis of the solu- 
tion to reduce from it the metal and to regenerate the elec- 
trolyte ; (^) imitating the refining of copper, but using, in 
the place of impure copper anodes, cast blocks cf sulphide 
matte, obtained from the first two operations of ordinary 
copper smelting. 

Among those belonging tc the first method may be men- 
tioned that of Body, in which the crushed ore was held in the 
anode compartment in an electrolyte of ferric salt and sodium 
chloride, which was caused to flow towards the cathode. 
At the cathode the copper was deposited, and at the carbon 
anode the ferrous salt oxidised to a ferric salt, in whick the 
copper and iron sulphides were again soluble, reforming a 
ferrous salt. This process involved the use of a semi- 
permeable partition, although the electrolyte was allowed to 
flow through perforations or over the top, thus avoiding 
mechanical strain upon it. 

The process of Siemens & Halske, following upon this, 
was on the same principle, but the ore, which was previously 


. partially roasted to convert the copper into cuprous sulphide 


and oxide and cupric sulphate, and the iron mainly into 
peroxide, was leached by the ferric sulphate outside the 
electrolysis vat. 

Hoepfner again took advantage of a similar principle, using 
an clectrolyte of cuprous chloride (which deposits its copper 
at twice the rate of a cupric salt, viz., at 2:36 grammes per 
ampere-hour) obtained by allofving cupric chloride solution 
to act upon the copper sulphide ore, which dissolved it, 
forming cuprous chloride. The solution being oxidised at 
the ancde, after being deprived of some of its copper at the 
cathode, was again ready to act on the ore. Although these 
processes have all been given practical trial, they 
have all failed to fulfil what was at first anticipated, 
not so much from error in their principle, as through infinite 
difficulties in their details of working. The regenerated 
solutions soon became charged with impurities, and, more- 
over, even when the ore was pulverised to a great state of 
fineness, it was found difficult or impossible to dissolve out 
the complete copper contents. There is also great difficulty 
In finding an anode, carbon and lead both being attacked in 
the chloride. The high voltage and low current cfliciency 
caused in exhausting such solutions of their copper cause the 
consumption of energy to be prohibitive. 

_ The Marchese process is an instance of the second method, 
in which copper matte (which like the natural sulphides of 
copper and iron, is a fair conductor), containing about 15 
per cent. copper, 40 per cent. iron, 14 per cent. lead, and 25 
per cent. sulphur, wes cast into plates containing copper rods 
or net which formed the connection and reduced the apparent 
resistance of the matte. These plates were made the ancdes 
in an electrolyte of copper sulphate, and treated as if ordinary 
impure anodes in copper refining. Many difficulties, how- 
ever, arose in this process, the anodes, which were themselves 
very brittle and weak, became covered with sulphur, dis- 
Integrated copper, and iron sulphides and lead peroxide, 
Causing a very high P.D. across the bath. There was, 
however, another difficulty, the cyclical oxidation and 
reduction of the iron salts at the anode and cathode 
respectively, causing a great reduction in current efficiency. 
Although the separation of copper from mattes still leaves 
two preliminary operations to be performed, it is evident 
that, could it be done economical! y, a great step would have 

een made, for thc copper contents of a matte being much 
higher than that of the original ore, it can, in this form, be 
carried more cheaply to the refinery. | 

Nevertheless, there is more of a future for a process which 
will dispense with the concentration of the matte. 

n dealing with this subject the constitution of an ore is 
too often overlooked, It should be noted that an ordinary 


ore consists of two distinct parts :—(1) The mineral which 
it is required to decompose and reduce; and (2) the gangue 
and undesirable minerals which it is our object to get rid 
of. In endeavouring to find a solvent or other means of 
decomposition, therefore, although we want, if possible, to 
leave the second part unaltered, we must decompote, or at 
least completely chemically disintegrate the metal-bearing 
mineral. For this reason, before attempting to deal with 
any particular ore, it is necessary to determine, by careful 
examination, not only its percentage composition, but also 
in what form each of its constituents is present. 

Having, however, obtained our copper in solution by some 
meane, it is then necessary to deposit it as rapidly, and in as 
pure a condition as possible. In this latter connection the 
sulphate is eminently satisfactory, owing to the deleterious 
metals, tin, bismuth, antimony, lead, arsenic and iron, along 
with the noble metals, being either precipitated with the 
slime as hydrated oxides or basic sulphates, or remaining 
as an electro-negative coating on the anode. But the safe 
rate of deposit is slow, not exceeding 15 to 20 amperes per 
square foot. 

The author has shown (the /lectro-Chemis! and Metal- 
lurgisl, July, 1901) that the safe rate of deposit is roughly 
proportional to the amount of copper in solution, and there- 
fore is dependent upon the solubility of the salt. The nitrate 
being by far the most soluble salt. has, then, the highest safe 
rate. It is soluble in ita own weight of water, but a solu- 
tion containing only 360 grammes of copper per litre can 
be made having exactly the same specific resistance as the 
acid solutions of the sulphate ordinarily used in refining, 
which contain about 200 grammes of copper per litre. From 
this solution the metal can be deposited in a smooth, tough 
form, at a current density of 40 amperes per square foot with 
high current efficiency. Nitrate of copper is more expen- 
sive than the sulphate; slightly more E. M. F., too, is required 
to maintain the increased current density, and more is locked 
up in a given quantity of solution; but it must be remem- 
bered that against this the anodes and cathodes are less than 
one-half of the time in the electrolyte, and therefore the 
capital has a quicker turnover, and, in addition to this, the 
output for given floor space and vats is higher. 

With regard to the purity of the metal deposited. not 
much seems to be known, but undoubtedly the gold is not 
dissolved at the anode, although at high anode current 
densities the silver passes into solution. It is possible, how- 
ever, that some of these difficulties may be overcome by the 
addition of a small quantity of chloride, or even sulphate, 
to the electrolyte, and this may also aid in the precipitation 
of the other metals which are undesirable in the copper. As 
is the case with the sulphate, a very rapid circulation of the 
electrolyte enables a greatly increased current density to be 
used. 

The refining of copper mattes in nitrate solution, too, 
deserves attention, as it presents several features worthy of 
note. The anode is attacked and disintegrated in propor- 
tion to its copper contents, the sulphur, together with iron 
sulphide and oxide, being left as a non-coherent crust. Some 
of the iron being dissolved, however, is thrown down 4s 
hydrated peroxide at a slightly elevated temperature, and 
does not interfere with the current efficiency of the deposit. 
The nitrate solution does not creep like the sulphate. The 
author bas found that from a copper matte (containing 
about 30 per cent. of copper) treated in this way, very 
tough and pure copper can be deposited with a current 
efliciency of 89 per cent., and the iron which may get into 
solution is precipitated as ferric hydrate. 

The voltage necessary on account of the high resistance 
of the matte anode was 3—4 volts, which means, at Id. per 
unit, over 4d. per pound of copper produced. Being due to 
the high resistance of the matte anodes, it could probably be 
largely obviated by suitable connections and by keeping the 
anode free from non-conducting crust. 

A process has been worked for some years in Pforzheim 
(Germany) for the refining of an alloy containing 40—60 
per cent. copper, and a large proportion of gold and silver, 
using a slightly acid solution of nitrate. In this it is said 
that the current density is 150 amperes per square metre at 
a voltage of from 2:5 to 3. 

The reduction of copper from fused salts does not pro- 
mise to be of value on account of the high melting point of 


538 | THE ELECTRICAL REVIEW. [Vol.51. No. 1,296, SEPTEMBER 26, 1902. 


the metal. Hydrous chlorination at the ordinary tempera- 
ture, anbydrous chlorination at an elevated temperature, 
chloridising roasting, roasting to oxydise sulphides to sul- 
phates and acid treatment, are among the many ways sug- 
gested and tried for obtaining the copper.in solution. It 
has been suggested to electrolyse the fused sulphide, but the 
peculiar power possessed by copper and iron sulphides, and 
shared by many others, of conducting almost as a metal 
instead of an electrolyte, and of dissolving both the metal 
and sulphur in any proportion, seems to bar the way in this 
direction. It is, however, possible to reduce the sulphide 
electrolytically in presence of some fused fluxes. 


REVIEWS. 


Motors and Motor-Driving. Ву А. HarmMswortu and others. 
London : Longmans, Green & Co. 1902. Price 6s, net. 


This is a volume in the well-known “ Badminton Library ” 
series, which was supposed to come to an end with “The 
Poetry of Sport”; but “motoring” is claimed as a new 
sport, and therefore no excuse is offered for its inclusion. 
The book is compiled of chapters written by most of the 
leading motor “sportsmen,” only one chapter being con- 
tributed by the nominal author, on “ The Choice of a Motor." 
Naturally, the bulk of the work is devoted to petrol cars, 
with a chapter cach on steam and electric cars, but many of 
the sections are largely applicable to automobiles of all kinds, 
such as the chapters on “ Drees,” * Motor Cars and Health," 
“Tyres” * Roads,” “ Points of Law," &c. 

The book is full of interest to the general reader, though 
the engineer will gain but little from its perusal. Such 
samples of mechanical drawing, for instance, as that on 
p. 105, where the cylinder of a petrol engine is shown in 
section, with the fly-wheel in perspective, the crank at its 
extreme outward position, and the piston at its extreme 
inward position, will only provoke his laughter. The chapter 
on “Ignition in Petrol Engines" was written by Mr. J. E. 
Hutton, A. I. E. E., and is chiefly devoted to electrical igni- 
tion ; the subject is dealt with in an elementary, but accurate, 
manner, all the best-known systems are fully described. 
A figure seems to have been omitted on p. 158. The 
Hon. C. S. Rolls contributes a chapter on “Tho Caprices of 
the Petrol Motor," of which Part I. is appropriately headed, 
“The Motor wil not Start;" in Part II. on * Road 
Troubles,” the first section is headed, * Motor Stops Com- 
pletely.” Other sub-heads are cqually amusing and signi- 
ficant, such as “ Fits and Starts," “Unusual Noises,” 
“ Bursting Noises (irregular) coming from the Engine,” 
“ Loud Report in Exhaust.” We hasten to add that this 
chapter is extremely practical and instructive, and ought to 
be one of the most useful in the book. It concludes with 
sage advice in brief, from which we cannot resist one more 
quotation, “ If you have a flare-up . . . . take off bonnet to 
save the paint.“ , 

The chapter on “ tyres,” by which is meant “tires,” is 
written by Mr. C. L. Freeston, and is of interest to electro- 
mobilists. Full instructions are given for the handling and 
repair of the Michelin and other tires. The subject of 
steam cars is well handled by Mr. H. W. Staner, editor of 
the 4w/ocar, while the editor of the Aw/omolor treats of 
electric cars, and the editor of the Molor Car Journal deals 
with motor cycles. 

The chapter on electric cars is very simply and intel- 
ligibly written, evidently with a view to the edification of 
the novice. It is not quite free from errors or inaccurate 
statements; for instance, describing a solenoidal current, the 
author says, “it will have one pole near where the current 
comes in and another pole where the current goes out." 
But suppose there are two layers; what then? Also, we 
learn that a steel core differs from iron in that“ it will take 
some time to become magnetised." On p. 284 the drawing 
of a “shunt-wound motor," fig. 5, is shown with the 
currents flowing in such directions that it can apply only to 


а generator, not a motor. The author's views on motors 
are peculiar, and we doubt whether such passages as the 
following will be of much assistance to his pupils :—* An 
electric motor is a machine which produces rotary movement 
owing to the magnetic action caused by an electric current.” 
A soft iron ring with a wire continuously wound round it, 
with brushes, through which an electric current is passed, 
becomes magnetic, like two half-ring magnets put together, 
and when mounted between the poles of an electro-magnet 
* there will be a permanent pull on one of ita pairs of poles 
in ono direction and a permanent pull on the other pair of 
poles in the opposite direction. Now the position of theo 
poles in space is permanent, and depends upon the position, 
as already explained, of the brushes в and Bt. The 
result is that perpetual rotary pull or /orgue is produced 
in the ring and it turns round.” It is difficult to see how 
the permanency of the position of its poles in space preduces 
perpetual rotary pullin the ring! Without going too much 
into detail, however, the author succeeda in presenting a very 
fair account of the properties and peculiarities of electric 
motors, batteries, and cars to his readers. He is not without 
humour—witness his recommendation with regard to a 
motor armature which is afflicted with a partial short-circuit 
in its windings: It is better to rewind or get rid of a 
motor in this condition.” Apparently the ways of the wily 
horse dealer—amateur or professional—are looked upon as 
legitimate in motoring. 

The instructions for testing the continuity of the winding 
are slightly incomplete—the author appears to forget that 
there are two paths round the armature ; and his advice on 
testing controllers, p. 806, if followed when the battery is 
on, is likely to lead to serious happenings in the galvano- 
meter, 

The rest of the book contains valuable advice about 
driving, a eulogy of motor-driving, essays on roads, and on 
the relations between motor cars and horses, reminiscences, 
&c., &c. Not the least useful section is one giving the 
motor laws as they exist, verbatim, | 


Electrical Calechism. Compiled from Power. New York: 
Hil Publishing Company. 1902. Price $2. 


The volume before us is mainly a reprint of 533 questions 
and answers which appeared in serial form in the pages of 
Power. The catechetical method of imparting information 
does not appealto ourselves, but we presume that it must 
be fairly popular over the water, as many American writers 
have adopted this plan—and the American does not, usually 
waste his efforts if he knows it. 

We could forgive the style, however, were the matier 
accurate ; unfortunately, errors are by no means infrequent. 
We do not propose to tabulate more than a few of those that 
we have noticed in a cursory examination of the book—we 
emphatically decline to read it through but the following 
are fair samples :— 

Page 80: “The heat units developed per second are 
proportional to the watts passed through the wire. The 
rise in temperature is proportional to the watts divided by 
the affective (sic) radiating surface." 

This is sufficiently misleading, but what are we to think 
of the following astounding statement ?— As 778 heat 
units equal 1 foot-pound, and 1:85625 foot-pounds per 
second equal 1 watt, 1,055:1625 heat units per second will 
be developed when 1 watt is applied to a circuit” (p. 31). 
The author multiplies where he should divide, and calculates 
the result to eiyht significant figures! This is а prodigy 
of painstaking carelessness, | 

Again, p. 33, explaining the construction of а four-pole 
dynamo, the author says of the armature, “a drum wind- 
ing may be arranged exactly as it is for abi-polar field, and 
the two additional brushes used.” This is nonsense ; such 
ae саи would generate no terminal р.р. at all in such a 

eld. | 

On p. 51 we are told that the speed of a motor is usually 
regulated “by means of a rheostat in series with the 
armature ; field regulation is employed in some special cates, 
but the other is the common method.” This relates to a 
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shunt motor, according to the context ; we trust that it is 
not true, even in Americe—it is certainly not so here. 

After dealing with elementary ideas and principles, the 
author passes on to systems of wiring, measuring instru- 
ments, single and polyphase currents, transformers, rotary 
converters, electric lighting, &c., the scope of the book 
being therefore very extensive. The advanced portions 
of the work are treated with more confidence and familiarity 
than the practical and elementary sections, by which we are 
Ied to suspect that the catechism was compiled by a writer 
better versed in theory—especially mathematical theory 
than practice. A formula of this kind, for instance, 
certainly does not convey the impression of habitual use :— 


E 
22522528225 


We wonder why the author stopped at 12 significant 


* 


figures, when the recurring decimals afforded him such a 


good opportunity to go on «d infinitum. 

We are pleased to note that the error which we pointed 
out some time ago, when the serial was in progress, viz., the 
statement that the resistance of a 16-c.r. 112-volt lamp is 
4 ohm when hot, although it still stands in the text, has 
been corrected in the errata. 

Summing up, we consider that, in spite of some serious 
blemishes, the work contains а remarkable amount of infor- 
mation, and should be very useful to those who like their 
ici^nc? in homcepathic doses. 


ENGINE REQUIREMENTS 
FOR THE PARALLEL OPERATION OF 
ALTERNATORS.* 


Br E. M. TINGLEY. 


IN connection with its extensive work in electrical engineering tke 
Westipghouse Electric аса Manufacturing Company has been called 
upon from time to time to give information and suggestions regard- 
ing engine requirements fox tke parallel operation of direct-con- 
nected alternators. In response to these requests the desired 
information has been crystallised into the form of a specification, 
which is often embodied in the contract for generators or sent to 
engine builders for their information. The spccificaticn is as 
follows: — 

А. The engine governors should be so conttructed that there is 
no tendency to cause a periodic transfer or surging of the load 
between one engine and another. This tendency may originate in 
the angular variation of velocity in different parta of the revolution 
which is common to all reciprocating engines, or in a sudden varia- 
tior of load which will affect each governor in a slightly different 
manner, or in other causes that lead to a non-uniform speed. The 
engine governors should not be sensitive to such cisturbances nor 
maintain or increase them. The effect on the engines of a periodic 
transfer cf load occasioned by nunting between two engines run- 
niog in parall-l, is somewhat similar in effect to throwing the load 
оп and ct? а single engine at short equal intervals which may be 
measured by one or several pulsations in the combined turning 
efforts applied to the engine shaft. In some extreme conditions 
the pulsations of load may amount to more than the normal capacity 
ok either engine. With no external load one engine may then alter- 
nately drive the other, which will evidently be a more severe 
condition than if the lcad were only applied to and removed from 
a single engine. If under aay case of pulsating load the engines do 
not tend to accentuate the pu'sations in turning effort and speed, 
then a condition favourable to parallel running is attained. 

B. Variation of the rotating part of the generator through one 
revolution at any constant load not exceeding 25 per cent. overload 
should not exceed onc-sixteenth of the pitch angle between two con- 
secutive poles from the position it would Lave if the motion wcreabso- 
lutely uniform at the same mean velocity. Tbe maximum allowable 
variation, which is the amount the rotating part forges ahead plus 
the amount which it lags behind the position cf uniform rotation, 
is, therefore, ,';th cf tbe pitch angle between two poles. Generally 
this is obtaincd by the use of a heavy fly-wheel. Ina two-pole 
machine this variation is equivalent to 5? a3 measured on the 
circumference of the rotating part; in a four-pole machine it is 
14°, and in a six-pole machine 1°, or as the number of poles increases 
the permissible angular variation decreases. 

C. The engines should have practically tho same characteristics 
of speed regulation in order that {Ес power delivered to their 
respective generators may be proportioral to the load ; tbat is, the 
same load on апу engine should produce the same percentage drop 
in its speed. This is most readily obtained in engines in which at 
full load the speed drops from 3 to 5 per cent. below the no-load 
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* Abstract óf a paper read before the Engine ‘Builders’ Associa- 
tion, Pittsburg. à 


speed, as a slight change in adjustment of the governors will have 
less relative effect than in engines in which the speed drops only 
1 per cent. under the same variation of lcad. 

D. The use of governors which are adjustable while the engine is 
running is recommended. Slight adjustments of speed may then 
be made which will facilitate synchronising the alternators or 
changing the load carried by the engices. 


MAXIMUM PERMISSIBLE VARIATION ON EITHER SIDE OF UNIFORM 


ROTATION. 
Polas, Angular Per cent. of 
Т degrees. circumference, 
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60 "m 0 100 nad 00278 
64 а 0 094 0:0260 
. 68 E 0 088 jus 0 0245 
72 aN 0 083 "T 0:0231 
76 Ae 0 079 "m 0:0219 
80 0:075 0:0208 


It may be noted tbat there is no attempt to tell how these 
results are to be obtained ; this is a problem tor the engine builder. 

Some of the effects of pumping may be reviewed by considering 
the simplest case in which pumping cccurs, namely, when two 
alternators аге in parallel with no extcrnallcad. If the alternatora 
will work in parallel.under tbis condition they will usually work 
together under load or with one or more additional units. When 
the two machines are connected together after being properly 
synchronised, nothing unusual will happen for a few seconds, but 
soon the ammeters will show cross-cutrents between the alternators 
as pumping commences, indicating differences of phase. The 
voltage of the two machines is lowered by these cross- currents and 
is pulsating, and, therefore, unsuitable for lighting service. The 
generators may also grow warm on account of the cross-currents or 
give out sounds indicating unusual internal mechanical forces. If 
the pumping increases in severity, fuses may blow, circuit breakers 
open, or the generators may finally go entirely out of step. 

Tbe engines meanwhile may not show that anything unusual is 
happening, leading some to assume that the trouble is all in the 
generators. If, however, as in some cases, it is possible by looking 
through tho arms of the fly-wheels to see the change in tbe relative 
angular positions of the wheels of the two engines, it will be 
evident that there is an actual oscillation between the two machines 
euch as might be expected to occur if they were coupled with an 
elastic coupling. These disturbances are usually traceable to the 
engine governor, since if they were nct maintained by some 
regularly- recurring change in steam dis'ribation they would socn 
die out on account of the frictional 1csistance to such oscillations. 

Consider, for example, a case where a load is thrown on and off a 
single engine and generator by a suitable switch at regular intervals. 
The governor may lag in its correcting effect and then overshoot 
the mark in maintaining an average speed, If tbe load is applied 
or removed at tLe instant when the governor and engine begin to 
recover from one of these excessive speed corrections, the effect is 
maintained or is made cua ulat ive, and the engine varies periodically 
in speed. Now, if this intermittent load 1з jeplaced by another 
ergine and generator there may be a resonant action between the 
goveraora on the one band and the synchronising force between the 
generators and inertia of the rotating parts on the other, which will 
produce the same action oa the governors as did the intermittent 
load. The oscillations may be started either by the angular varia- 
tion in speed which occurs in all reciprocating engines, or by 
changes of load. i M. 

In order to assist engines in parallel running, it is now usual to 
apply dampers to the poles of the generators and synchronous 
machines in circuit with them, but dampers do not ensure parallel 
operation nor are they always necessary. When the best form of 
damper is incffective in reducing pumping to an allowable amount, 
it means that the impulses from the engines are greater than can be 
corrected for in the generators. 

Paragraph D of the fcregoing specifications limits the angular 
variation from uniform velocity solely in order to limit the value 
of the cross-currents between generators to wkat is considered a 
reasonable amcunt. Tte angular variation is usvally calculated 
from the variations in crank effort and the Пу. wheel capacities of 
rotating parts, since its correct mcasurement is excecdingly difficult. 

Engines running with cranks in step will give better performanco 
as regards themselves than with the cranks out of step, especially if 
the angular variation is large, since tke angular difference between 
the two generators may be at all timcs emaller than the divergence 
from absolutely uniform rotation. With the engine cranks out of 
step there may be larger cross-currents between the generators, but 
the fluctuation in the outeide circuit will frequently be emaller tban 
with the cranke in step, since it will be due to the resultant action 
of two or more engines. 

The stipulations of paragraph С in the spe-ifications are intended 
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simply to ensure a proper division of load between two or more 
engines. Adjustable governors are recommended in paragraph D 
for the purpose of transferring the load from one generator to 
another in order to facilitate switchboard operation. Moreover, 
the engine governors will sometimes vary in their own adjustment, 
making it necessary to make corrections from time to time in order 
to obtain a proper division of the load. Adjustable governors also 
veu an unloaded engine to be synchronised with one running 
loaded. 


BUSINESS NOTES. 


Electrical Wares Exported, 


WEEK ENDING SEPT. 24TH, 1901. | WEEK ENDING SEPT. 23RD, 1902. 


Adelaide wd .. Value £76 Alexandria .. ss 
"A Teleg. cable .. Amsterdam.. sa oe 
Teleg. mat. .. . . 189 Antwerr > . 88 


Alexandria. Teleg. mat. . 1,007 Auckland s js : 150 
Amsterdam .. "T A - 57 Bangkok ad E 29 
Bangkok .. : es à 86 Bombay 214 


Beira. Teleg. mat. ae s 85 Buenos Ayres. Teleg. mat. 84 
T Teleph. mat. .. .. 108 , 
Bombay. Teleg. mat. .. ae 49 , 
Brisbane i: vs ee 2115: | Са 
Buenos Ayres. Teleg. mat. 150 | 
Calcutta  .. en is .. 906 Christiania. Teleg. wire ae 28 
Canaries. Teleg. cable. . . 10,140 Colombo $3 ^ os 146 


Calcutta ... .. ce ce 876 
Town i» . 264 


Cape Town .. ee T .. 616 Copenhagen T vs 75 
б Teleg. mat.. „ 489 » Teleg. wire . . 118 
y Telephones. .. 122 Delagoa Bay " ys - 40 
Chinde Я М 22 ie Teleg. mat.. 041 


Copenhagen. Teleg. wire. 59 
Durban ee s. ee t. 22 


East London E 85 5% 94 Lisbon P PE © ss 65 
» Teleg. mat. .. .. 219 Madras га ix a . 859 


Hobart s s ae ee 59 
Hong Kong.. T ze 
Madras. amway cable . 759 
Melbourne .. «s bs #8 50 


Otago.. T T T oe 1,295 Port Elizabeth  .. «is .. 210 
Perth.. s ға РЕ oe 467 Stockholm. Teleg. wire 5% 94 
Port Elizabeth  .. vs ee 370 Wellington .. vs "m . 198 
St. Michael's. Teleg. mat. oe 24 


St. Petersburg... Vs 
Shanghai. Teleg. wire .. T 


Singapore ss © .. 110 
5 Teleg. wire А 12 
Btockholm .. vá i А 460 
i Teleg. wire .. e. 110 ! 
Sydney "m oe ee ee 498 
„ Teleg. mat. oe .. 107 
Tokio.. x x T „, 243 
Valparaiso ©» as -- 60 
Yokohama .. E “a .. 321 
Total ee £21,594 Total ee 47,481 


Foreign Goods Transhipped. 


Gothenburg. Elec. appa. Value £108 Auckland. Elec. goods Value £200 
Sydney. Elec, mat.  .. .. 269 Sydney. Elec. lamps .. 100 


—— 


Total .. £861 Total .. £900 


Books Received. —“ Report of the Proccedings of the 
International Engineering Congress (Glasgow), 1901, and Abstracts 
of the Papers Read.” Glasgow: Wm. Asher; and Univeraity Col - 
lege, London. 1902. . 

“Year Book of the Michigan College of Mines, 1901—1902.' 
Houghton, Michigan: By the College. 1902. 

“ Proceedingsof the Incorporated Municipal Electrical Association, 
1902.” Published by the Editing Committee of the M.E.A. 1902. 
3s. 6d. 

“Fire Tests with Roofs.” No. 72. London: The British Fire 
Prevention Committee. 1902. 2s. 6d. net. 

“ Subject List cf Works on the Textile Industries and Wearing 
Apparel n the Patent Office Library." London: The Patent Office. 
1902. 6d. 

“The Automobile: its Construction and Management.” By 
Gérard Lavergne, Revised and Edited by P. N. Hasluck. London: 
Cassell & Co., Ltd. 1902. 10s. 6d. net. 

“The Elements of Electrical Engineering." By Tyson Sewell. 
London: Crosby Lockwocd & Son. 1902. 78. 6d. net. 


Belliss Engine Contracts.— The tenders of Messrs. 
Belliss & Morcom, Limited, have recently been accepted in the 
following instances:—For the Langho Inebriates Home, two 
40-н.р. engines for coupling to Laurence-Scott dynamos; for Pem- 
berton, two 540-H.P. engines for coupling to Dick-Kerr dynamos ; 
for the Wolverhampton Workhouse, two 88-н.р. engines for coupling 
to Electric Construction Co.’s dynamos; land for Gateshead, one 
730-H P. engine for coupling to Siemens & Halske dynamo. 


Strike Ended.—A strike of car builders at the Castle 
Car Works, Hadley, which affected nearly 300 men, came to an 
end on Saturday last. Work was resumed on Monday morning. 
Most of the men who were on strike were engaged in building the 
new electric cars for the Mersey Railway Company. 


Portable Heater.—The Wells heater is being supplied 
to a number of electrical firms by Messrs. A. C. Wells & Co., of St. 
Pancras. It is a very handy contrivance in engineering and repair 
operations, where portable heat from oil may be applied instantly to 
all classes of work for bending, straightening, expanding, &c. It is 
claimed to give a hot powerful flame, which deposits no soot, by the 
vaporisation and combustion of ordinary paraffin oil in a specially- 
constructed burner. This burner is connected to a portable oil tank 
by means of flexible tubing, and is so arranged that it can be slung or 


Teleph. cable. 650 


pe ee 
Chanrel Islands .. si Ж 20 


Durban ag s АР .. "92 
Ghent ee ae ов s. 10 


North Atlantic. Teleg. cable.. 2,180 
Ostend V is s "- 40 


Fremantle .. - vs e 60 Malta.. x es T du 16 
Perth.. " “> is .. 298 
| 


THE ELECTRICAL REVIEW. [Vol. 51. No. 1,296, SEPTEMBER 26, 1902. 


——— . — —— ——А—“—“—“—м_____ шешинин 


fixed in any position and turned in any direction to suit the work. 
Lists giving prices of the different sizes can be obtained on appli- 
cation to the above firm. It may be mentioned that Messrs, 
Witting Bros. recently made use of four of these heaters when 
placing in position two shrinking rings of 56 in. external diameter, 
and with a cross-rection of 6 in. x 6in. Two of these rings were 
successfully heated and placed in position in five hours, which is 
considered a gcod performance in view of the fact that the space 
was restricted for working in, and that they had to be placed in a 
very awkward position. 


The Electric Lamp Regenerating Co., Ltd.—4 
winding-up order having been made against this company, the 
statutory meetings of the creditors and shareholders were held on 
Friday 19th inet. at the London Bankruptcy Court, before Mr. H. 
Brougham, Official Receiver. The accounts filed by the liquidator 
show liabilities £2,386 expected to rank, against assets estimated to 
produce £4,740, after payment of £14 to the preferential creditors. 
The assets consist of cash, £42; stock-in-trade, £70 (estimated cost 
£124); machinery, £600; fixtures, fittings, &c., £200; English 
factory and patent, and foreign patents, 41, 000; French and 
Spanish factories and patents, £2,811 ; good book debts, £27; and 
bad and doubtful debts valued at £3 183, The account with the 
contributories discloses a total deficiency of +£77,645, which is 
explained as follows :— 

Expenses of carrying on business in London from 
date of formation of company to date of winding- 


up order, viz. :— 


Salaries and wages (including managing 


director) à T Ра iis .. £2,207 18 6 
Rent, rates and taxes sis Ре аз ne 448 19 4 
Miscellaneous trade expense m s ee 276 6 4 
———-— 2.92 4 2 
Bad debts е е ee ee ae ee oe ee ee ee 6 410 
Directors’ fees from date of formation of company 
to date of winding-up order .. 01 225 zs T oe 494 4 6 
Depreciation on property not written off in com- 
pany's books, viz.:— 
Stock-in-trade at Fulwood's Rents s "T 54 4 6 
Machinery at 629 5 4 


Trade fixtures, fittings, office furniture, &c , at 
Fulwood's Rents... Р РР e E 
Eng.ish factory and patent and foreign patents 66.862 9 6 
French and Spanish factories and patents .. 5,173 7 2 E 
— — 70,008 4 
Other losses and expenses from date of formation 
of company to date of winding-up order, viz.:— 


Preliminary and organisation expenses ec 017 14 8 
Law costs 4 та - - РА 888 186 7 b 
Alterations to premises at Fullwood's Rents . 60 5 10 
Experimental work ae ee ee ee oe 8 13 
— — 1,43 1 1 
Less : — £71,004 18 7 
Gross profit arising from carrying on business in London from 
date of formation of company to date of winding-up order 19 6 6 


Deficiency as per statement of affairs T .. £77,645 18 1 


Note.— The loss on the French and Spanish factories, £5,173, shown in the 
above account, is arrived at by deducting from the total amounts expended in 
3 and carrying on these factories the amount for which they have been 
sold. 


The following are the observations of the Official Receiver upon 
the company's formation and transactions :— 


The winding-up order was made on August 5th, upon a creditor's petition, 
presented to the Court on July 12th last. The Official Receiver was appointed 
provisional liquidator on July 16th, pending the hearing of the petition. The 
company was incorporated on March "th, 1901, with a nominal capital of 
480,000. in shares of £1 each, and was formed to carry on the business of lamp 
manufacturers and electrica! and mechanical engineers. The promoter and 
vendor was Mr. C. Williamson Milne, and the company was formed to acquire 
from him certain British and Foreign patents for improvements relating to the 
manufacture and repair of incandescent electric lamps, and the business and 
assets of a syndicate working the patent in England, whose interests he had 
acquired. The directors appointed under the articles of association were 
Messrs. C. Williamson Milne, W. J. Davy, F. Fanta and Captain E. I. Bax. 
No other directors have been appointed. Mr. Fanta vacated his seat on May 
6th, 1902, and the remainirg directors were in office at the date of the winding: 
up order. Mr. Fanta was appointed managing director, at a salary of £600 per 
annum. The qualification of a director was the holding of 500 shares in the 
company, and the whole of the directors were duly qualified. Their remunei&- 
tion was fixed at £150 per annum to the chairman, and £1C0 per annum to each 
director, with 10 per cent. on net profits, after payment of a dividend of 10 per 
cent. No remuneration has been paid to the directors. 

No prospectus bas been issued, the company being reg stered with a declara 
tion that there was Ио intention to issue any invitation to the public to sub- 
scribe for shares. The whole of the capital has been issued, £20,000 against 
cash subscriptions, and £60,000 credited as fully paid in part payment of the 

urchase consideration. Of the subscribed capital £17,000 was provided by Mr. 

Шле and his friends. The property, patents, &o., purchased by the Сора 
were acquired by Mr. Milne in terms of an agreement dated January 30th, 1901, 
and made between the Electric Incandescent Lamp Regenerating Syndicate, 
Limited, Mr. F. Fanta, ard Mr. Milne. Under this agreement the syndicate 
018 to Mr. Milne the British and foreign patents and applications for patents, 
and the exclusive right to apply fcr and obtain in all countries letters patent 
in respect of improvements in and relating to the manufacture and repair of 
incandescent electric lamps, also the assets, property, and undertaking of the 
syndicate in London, with the benefit of and the obligations (not exceeding 
47,000) of a certain contract for the purchase of two factories in France and 
Spain, at Paris and Barcelona respectively. The consideration of the said sale 
was the sum of £44,750, payable as to £8,750 in cash, and as to £36,000 in fully 
paid up shares of a company to be formed with a capital of £80,000. e capital 
of the syndicate (formed in August, 1900, to work the Englieh patents) was 
£7,500. The syndicate had a factory at Fulwood's Rents, Holborn, W.C., but 
only experimental work had been carried on. 

Under an agreement dated March 18th, 1901, between Mr. Milne and the 
Company, the latter acquired the whole of the property purchaced by Mr. Milne 
under the ement of January 30th, 1901. The consideration therefore was 
£68,750, payable as to £8,750 in cash, and as to £60,000 in fully paid up shares, 
the company undertaking to discharge the obligations (not exceeding £5,000) of 
the syndicate to pay for tke factories in France and Spain. The property was 
duly assigned to the company, and the £8,750 paid by two equal instalments on 
March 20th and Aprii 4th, 1901. The 60,000 fully paid shares have been allotted 
to Mr. Milne and his nominees, The 48, 750 in cash was paid direct to the 
syndicate, and 16,000 of the 60,600 fully paid shares were allotted to the syndi- 
cate, Mr. Fanta and their nominees. Of the rema ning 94,600 tany pue shares 
9,000 were allotted in terms of the purchase agreement of March 180, 1901, to 
Messrs. M. D, Rucker (8,750), ©. Lumb (8,750, J. Н. Lamb (1,000), and W, J 
Davy (600), for introducing the property to Mr. Milne, and for services renderec 
It therefore appears that the profit made by Mr. Milne on the re х 
property ta the company amounted to £15,000 in fulty paid siaren, | 
the French and Spanish factories, after negotiations with . the‘ 


- e E 


— 
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purchase price for the factories was ultimately sgreed at £4,000. whic! wa~ pait 
in cash, with £257 lege] charges. The company has expende l кт ocn the 
French and Spanish factories in respect of additional equipme:.. im prove- 
menta, Ko. The trading at both factories has resulted in a 1055, inat at the 
French factory amounting to about £600 to the end of March last, while the 
accounts of the Spanish factory disclosed a loss of £612 at the date of the 
winding-up order, 

The result of the trading at the London factory to June 30th last was a loss 
of £3,289. No accounts were submitted to the shareho'ders, but a statement 
showing how the capital of the company had been experded was set out ina 
circular issued to the members on May 17th last. Tbe working capital having 
become exhausted, the shareholders were invited in May last to subscribe to a 
loan to the company, but in consequence of the subscriptions falling short of 
the minimum amount (£4,000) to be subscribed, it was decided to endeavour 
to reconstruct the company upon the basis of an issue of new shares, with a 
liability of 3s. 4d. per share, but before this could be given effect to the wind:ng- 
up order was made. The fnilure and insolvency of the company is attributed 
by its oficials to insufficiency of working capital, bad management, and to the 
difficulty of working the two Continental factories from London. The Official 
Receiver was advised that it was open to creditors in both France and Spain to 
at once take steps to realise tbe property there for their own berefit without 
regard to the claims of the British creditors, and negotiations were entered into 
with the view of at once disposing of these assets. As the result an offer of 
£22,000 in cash for the whole of the company's assets in France and Spain, the 
purchaser undertaking to discharge all the liabilities of the company in those 
two countries, amounting to about , was accepted, with the approval of 
the principal creditors and the sanction of the Court. 


The Chairman reported to the creditors that he had ia hand 
sufficient funds from the sale of the French and Spanish assets to pay 
all the liabilities in full. Underthose circumstances the liquidation 
more closely affected the shareholders than the creditors, and he 
would suggest that the committee of inspecticn should be selected 
from the more interested body. A resolution was unanimously 
agreed to by the creditors for the Official Receiver to act as liquidator 
and be assisted by a committee of inspection to be named by the 
shareholders. The mecting of the shareholders was next held, and 
& resolution confirming the selection of the Official Receiver as 
liquidator was passed. The following gentlemen were selected to 
form a committee of inspection, viz., Mr. Walter Thomson, Mr. John 
J. Reed, and Mr. Lindsay, K.C., Mr. Satchell and Mr. Milne. 

Appended is a list of the principal creditors:— 


UNSECURED. 
ё в. d 
Butler, P. E., London ee ae ee ee ee es ee 199 1 
Bridger, H. H., London "E de Vx ix P . 10 0 


Bax, E. I., Weybridge .. T ix ae s us E 
County of London and Brush Provinci-1 Co., Ltd., London 48 16 
2 


97 77 9 
Davy, W. J., Croydon .. ee s s MS are . . 1337 


0 

0 

0 

0 

1 

0 

Fanta, F., London a T we Va я : 7 
Gabriel & Angenault, Lordon ба e" 5 te .. 1716 3 

Hunt, Barnard & Co., London d Ve Se 2s . 112 0 

Howard & Jones, London "T ia i is .. 6314 R 

Mi. ing World, London .. ee vu 8 Wa АР . 210 0 

Milne, C. W., London .. ee ШЕ ee "n ee oe з 0 0 

5 T m gs - "n - va . 2097 10 6 

Priddell & Heppell, London .. 83 8 ss px " J019 0 

Sharpe, Primm & Co., London ET 2 x 2 .. #6 0 7 

Stirring, S. D., London.. - ois oe x suc x 53 0. 4 

" T oe oe à bee sx ET .. 75 00 

French creditors.. i x Ei xs "S os .. 511 17 10 

Spanish creditors.. з P. us ee Lis "T .. 2611 6 

OTHER LIABILITIES (to rank). 
Sharpe, Primm & Co , London ae EA 0 T . 1000 
PREFERENTIAL CREDITORS, 
14 7 6 


Holborn Corporation «s pi vs she че E 

Schmidt Superheating.— Plants to work with highly 
superbeited steam on the Schmidt system are being supplied by 
Messrs. Easton & Co, or their licensees, to the central electric 
stations at Bournemouth, Pembroke, Guildford, Bexley Heath and 
St. Pancras. The plants delivered or on order since this company 
took up the license undez the Schmidt patents iu February, 1901, 
are now in excess of 50,000 H.P. 


What Our Consuls Say.— / % jan Televhones.—The 
gross receipts from the telephone system of Belgium for the year 
1901, according to a recent report on the finances and trade of that 
country, were £183,070, or an increase of £12,627 on the gross 
receipts of the previous year. 

British Honduras.—Mr. P. C. Cork, the Colonial Secretary of 
British Honduras, in his report for the year 1901, directs attention 
to the resources of the Colony, which, he states, are so considerable 
that it is marvellous that much greater development has not taken 
place. But, be points out, before the Colony can be expected to 
thrive as it ought to do, it will be necessary to facilitate transport 
by improving the navigation of the rivers and by making good roads 
and ‘tramways, and establishing communication by telegraph and 
telephone. Mr. Cork thinks that the cost of providing and keeping 
in good order adequate and suitable means of communication might 
be borne out of turpius revenue, and he concludes his report thus :— 
" Persistent and sustained effort for a few yeara on a settled plan 
would make British Honduras a prosperous Colony. ‘The most 
urgent need of the moment is the presence of a few intelligent men 
with moderate capital, having a knowledge of tropical agriculture, 
the determination to succeed, and the wit to make nse of the natural 
resources to their hands.“ 

Siam.— Consular-Assist int Carlisle (Bangkok) makes sowe rather 
Scathiog remarks concerning the local telegraph service in his 
report on the consular district of Bangkok. He states tiat “the 
condition of the telegraph line to Chiengmai is discreditable to 
those responsible. А tel: gram recently took a month to come from 
Chiengmai to Bangkok. The lioe has been a continual cause of 
complaint for ycare. The dis'a:ce between the two towns is only 
some 400 miles as the crow flies, and no effective measures have 
been taken to keep it in something approacbing working order. At 
present it is useless to pretend that Bangkok is in telegrapbic com- 
munication with Chiengmai." Mr. Carlislegoes on to say that thecable 
from the anchorage at Koh-si-Chang to the mainland has not been 
repaired, or rather re-laid, yet, and the lack of it causes considerable 
inconvenience to the Bangkok shipping trade. The post and telegraph 


department generally, he remarks, has given rise to many well- 
founded complaints from merchants and others during the year. 
Of the tramways and the electric lighting of Bangkok, which are 
now run by the Siam Electricity Company, a Danish concern, he 
has, apparently, a better opinion, for he states that both systems are 
worked from the same power station, and some 53 miles of new 
tramline was opened during tbe past year, which is doing extremely 
well, while further extensions are talked of. Electric lighting, Mr. 
Carlisle reports, js now general in Bangkok, as well as in mills, 
public buildings, and private bouses, and on the roads. "There has 
been, he states, & considerable demand for electric ceiling fans, 
which аге being supplied to moat of the chief buildings and many 
private residences. The Palace has recently given an order for 
between 40 and 50 of the fans, which are supplied from America. 
The import of electric goods and apparatus for the year 1901 was 
valued at £15,654. Of that amount £9,037 was from the United 
States, £5,086 from the United Kingdom, and the balance, £531, 
from Germany and Singapore. 

Japain.—The engineers of Japan have not been slow to recognise 
the superiority of electricity over steam-power, and accordit g to» 
the report of Consul Forster on the trade of Nagasaki for the yenr 
1901, the enlightened proprietor of the Mitsu Bishi Dockyard and 
engine works bas spared no expenss in obtaining tools and 
machinery of the latest and best patterns. During the past year a 
new machine shop, 200 ft. in length, was erected and fitted with 
foir cranes—one of 20 tons capacity—and 35 machines of the 
newest pattern, all driven by electric power. The boiler shop has 
also been enlarged, and an overhead crane of 40 tons capacity 
installed, and in accordance with the proprietor's scheme of im- 
provements, steam-power is being gradually discarded in favour of 
electricity. 'To meet the increasing requirements of power, the 
station at the engine works has been enlarged and a new one erected 
at the shipbuilding yard, the latter having at present 21 motors, of 
an aggregate brake horae-power of 367. The foundry shop has been 
enlarged, and a saw mill fitted with vertical saws, planing machinery, 
&c., erected, all the machinery in the latter having been imported 
from the United Kingdom. The total import of machinery into 
Nagasaki during last year showed in the aggregate an increase of 
£15,371 over that of 1900, the preponderance of British trade being 
most marked in this item. Cranes and drilling machinery were 
imported from the United Kingdom to the amount of £12,314 and 
£4,052 respectively, no other country sharing in the import of those 
articles. Under the head of miscellaneous machinery, the share of 
the United Kingdom was £36,519, tuat of Germany and the United 
States being £1,030 and £2,107 respectively. In fact, the entire 
trade in metals and machinery is practically in the hands of British 
producera, and although Germany and Belgium have a small share 
in the metal trade, the competition of the United States, which at 
one time appeared to be assuming tormidable proportions, has almost 
entirely died out. 

Finland. Consul Cooke, in his report on the trade of the Grand 
Duchy of Finland for the year 1901, states that the town of Tam- 
merfors—the “Manchester of Finland "— bas, perchance, never even 
been heard of by the great majority of Englishmen, yet it is a 
striking and deeply interesting locality, having been practically 
founded by a Scotsman named Finlayson, who settled on its wild 
shores, and put to practical use its vast waterfalls some 80 years ago, 
when he strove to found the now immense mills which bear his name. 
These establishments employ about 4,000 workpeople, and the 
varicus mille are lighted entirely by electricity, derived from the 
waterfalls. There are bout 5,000 lamps, and the machinery for the 
same is supplied by the Finnish Electric Light Company, who have 
their principal office at Helsingfors. Besides the Finlayson estab- 
lishments, this company has also provided the municipality of Tam- 
merfors and the little town of St. Michael, together with the well- 
known l'atilov Works in Russia, with electric light, &c. 

Italy. Consul Morvan, in his report on the Consular District of 
Rome for the year 1901, expresses the opinion that manufacturers 
of electric machines and appliances, cycles and motor cars, by 
sending a smart rcpresentative to Italy, might secure fairly remune- 
rative orders. The system adopted by some British firms of trying 
to push their trade in Italy by means of local agents, Mr. Morgan 
thinks, may be recommended only after a personal visit of one of 
their representatives, who, aftcr completing a tour round the dis- 
trict, and studying local requirements, should start the agency, and 
not depart until it is in good working order. The proposed electric 
railway from Rome to Naples, Mr. Morgan reporte, has given risc 
to interminable technical di-cus:jons, but, he remarks, judging from 
the large number of firms who have applied for the concession, the 
Scheme of linking two important centres like Rome and Naples by 
means of an electric railway seems not only feasible, but worth 
undertaking. There is a large traffic of passengers and goods 
between the two towns, and the intermediate villages would greatly 
benefit. Passengers landing at Naples on their way to Rome, it is 
stated, would save three hours by taking the electric train. Tne 
railway company that runs the trains from Rome to its suburba, such 
as Frascati, Marino, Porto d'Auzio, &c., has submitted to Goverr- 
ment a scheme for the electric trausformation of its system. The 
building of several independent stations for these electric suburban 
lines ia included in the scheme, and proposals have also been made 
to utilise the electric trams in Rome for the conveyance of passen- 
gers to the stations. It is estimated that the scheme will involve 
an expenditure of £240,000. 


Catalogues and Lists,—Messrs. HOLDEN & Brookk, 
LTD. have issued some new lis's showing neatly prepared illus- 
trations of their various steam specialities. 

The Іхтавматіомаг, ELxCrRIC Co, of Redcroes Street, EC., 
have published a new illustrated catalogue of their numerous elec- 
tric light and power accessories and materials.» The list consists of 
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just on a ccuple of hundred pages, most of them being well illus- 
trated. Among other features we notice the Plane all-china 
switches, specially designed for high voltage, main and branch 
switcher, Edison universal cut-out3, lampholders, wall pluga, fuse 
and switch boards, Simplex conduits, electric light fittings, such as 
brackets, stspensione, pendants, reflectors; weather-proof porcelain 
fittings for ships, collieries, and to forth; portatle testing and con- 
trolling iostruments, fana, and 80 on. 

An advance proof of а rew illustrated pamyhlet of telephone 
instruments and apparatus, which is being issued to the trade, has 
come to hand from the BERLINER TELEPHONE MANUFACTURING 
Coupany, cf Queen Victoria Street, Е.С. 

The Dowsine Raprant Hear Co, Lro., have issued a new price 
list of their well-known patent luminous electric radiators. A 
number of the Dowsing radiators were supplied for use on the 
Royal yacht. 

Ihe Sun Fan Co, Lro, of Bradford, has sent us lists of belt- 
driven and electrically-driven fans. We understand that the firm’s 
motors are specially designed, and are made entirely at their 
works; they are neat and compact in appearance, and are made 
to comply with a severe specitication, the insulation resistance 
being pot less than З megohms, and the temperature rise not more 
than 70° F. after 6 hours’ run at full load for the ventilated type. 
Starting and regulating resistances are also standardised, and the 
motors can be supplied separately. The fans are made from 12 in. 
to 12 ft. iu diameter. We are gratified to find that a British firm 
is making such a determined effort to secure a share of the trade in 
electric fans, which has so long been largely in the hands of foreign 
manufacturera. 

Mr. G. F. ZiwwEB, cf 82, Mark Lane, E. C., has sent us а 
pamphlet relating to the swinging conveyor, which was shown in 
action at the Tramways Exhibition. The peculiarity of this 
machine is the ingenious manner in which, thanks to the sloping 
springy supports, the swinging trough is enabled to carry materials 
of any description, while the working parts have only three 
bearipgs. 

Messrs. R. W. BLACKWELL & Co., LIurrgp, of City Road, E. C., have 
gent us an advance catalogue of Atlas engines and boilers, for whicb 
fhey are now the sole agents in this country. We note that the 
line of goods manufactured by the Atlas Company covera not only 
Corliss engines of any power, but also a small line of goods com- 
prising plain slide-valve engines and automatically - controlled 
engines. Theautomatically-controlled engines have a special feature 
in their shaft governor, which by means of its construction is 
claimed to render tho regulation practically perfect, and the 
economy obtainable is said to be about 25 per cent. greater than 
that to be obtained from a throttling engine. With these catalogues 
we have also received a price-list, at the end of which is a useful table 
showing the horsc- powers obtainable from the different size engines 
with varying mean effective pressures and speeds. There is also & 
table showing the mean effective steam preseures with different 
initial pressures and points of cut-off, and by using tbis table in 
conjunction with the other table it is possible easily to find any 
size of engine which is required to develop a certain horse-power. 
Messre. Blackwell have adopted this method in order to put their 
customera in a position to themselves fix on any size of engine 
which they require, because, as all engine builders know, the 
majority of inquiries contain insufficient information owing tə the 
customer not saying at what speed and bviler pressure he requires 
the engine to work. 

Tbe LAHMEYER ELECTRICAL Company, LIMITED, have forwarded 
us a copy of their pamphlet showing and describing single and 
multiphase generators for direct coupling. 

Messrs. JohN HupszN & Co., of 11, Queen Victoria Street, E. C., 
have issued a new circular regarding their manganesite paste for 
steam, water and gas joints, and a copy of it containiog a number 
of testimonials from various classes of manufacturers will be sent 
on application. 


Trade Announcements.—We understand that the 
business of Joseph Sankey & Sons has been formed into a limited 
liability company mainly for family rea:ors. The whole of the 
ordinary shares in Joseph Sankey & Sons, Limited, are retained by 
the partners in tbe late firm, who will continue to manage the 
business as heretofore. 

Owing to increased British business, the publishers of the 
Canadian Electrical News have established a branch office at 22, 
Great St. Helen’s, London, E.C. 

Messrs. Baxter & Cauuter, the London agents for the Newton 
Electrical Works, Ltd., the Electric and Ordnance Accessories Com- 
pany, Ltd., the Premier Electric Lamp Co., and the British 
Insulated Wire Company, Ltd., notify their removal from 5, 
Macclesfield Street, Shaftesbury Avenue, to 86, Charing Cross Road, 
where they will in future hold a large stock. 

The fire which cccurred at the works of the Simplex Steel Con- 
duit Co. last Friday, should occasion practically no inconvenience 
to the trade, as energetic measures were taken to prevent delay in 
celivery of Simplex material. The outbreak was confined to one 
department only, thanks to the prompt action cf the Birmingham 
Fire Brigade. 

Messrs. Wm. Hobinson & Co, Ltd., manufacturers of stamped 
steel enamelled hollow ware, whose head offices are at Wolver- 
hampton, have орепей new offices and showrooms at Finsbury 
Pavement House, E.C., where Mr. Charles F. Robinson will 
represent them as London manager, and hold a complete range of 
samples. 

The London Electrical Fittings Co., Ltd., who have been estab- 
lished under that name for the past eight years, wish to draw atten- 
tion to the fact that their workshops and only business premises 
are at Roberts Works, Hampstead Road, N.W. They are in no way 


connected with a firm of fittirgs manufacturers which lately com- 
menced business undera somewhat similar title in London. 


In re Hands, Limited.—In further reference to this 
matter the managing director of the company asks us to publish 
the following copy of circular which is being sent out to the trade: 
—“ Gentlemen —We beg to inform you that an agent has been 
appointed on bebalf of the debenture holders of this company, and 
will remain here until their claims are satisfied. We trust, therc- 
fore, that you will kindly continue to favour us with your esteemed 
orders and inquiries, which will at this especial time be most 
acceptable and receive our best attention. We trust under the 
circumstances you will continue your kind support.” 


The Affaits of an Electrical Company. — The 
Secretary of the British Power, Traction and Lighting Company. 
Limited, Hull Road Works, York, writes to us as follows under 
date September 19th, 1902:—''As rome of the creditors of the 
company, more especially those for amounts under £10, do 
not appear to have heard what took place at the meetiog of 
creditors held on tke 25th ult., I am int tructed by my directors to 
write to you and explain shortly the state of affairs. At the date 
of the meeting (the 25th ult.) a large debenture holder had 
commenced proceedings for the appointment of their own nominee 
as receiver, which would practically have meant immediate stoppage 
and a forced realisation, and the creditors would have been left with 
nothir g after tatisfaction of the first and в‹ cond debenture holders. 
These proceedings were opposed by the solic tor to the company, as 
it was felt that it was of vital importance to the creditore, and after 
them the sbareł old ers, that everything should be dene to keep tbe 
business of the company going, on which largely, if not entirely, 
depended tke carrying through of th3 arrarvements which the 
directors had or foot with regard to the provision cf fresh working 
capital to the company. The directors had come to the conclusion 
that the person who could best fulfil the appoiatment if it bad to 
be made must be in a position and williry to take upon bimself the 
continuance of the business as a going concerr, and assist as far as 
it was necessary with means wherewith to carry on such business 
without any break. The debenture holders, who refused to delay 
their action, have given way to the extent of consenting to Mr. 
H. Watkins beir g appointed receiver and manaver for the time beir g, 
so it is hoped tbat everything will now work tbrough for the end 
desired by creditors and shareholders alike, and which was 89 
clearly expressed by them at the meeting. The directors wish the 
creditors to be in possession cf all the facts cf the case, and would 
therefore take this opportunity of explaining the latest develor- 
ment of the financial situation.” 


Trolley Wire Emergency Joint.— The following 
figures show a patent sleeve or muff for rapidly and cheaply re- 
pairing broken trolley wires. All that is required is that the 
tower wagon be provided with a supply of these and a right and 
left-handed screw plate; on arrival a thread is screwed on the broken 
trolley wire encs, and these are coupled together by the sleeve, 
tightenirg tbe latter up with a spanner, squares being provided on 
the sleeve if dcsired, Solder can afterwards be run in through the 


PONES. o s Ир үт! 


ate dnd de D> de dD edd 


hole provided, and shown in the sectiots. The squares should be 


left in a side position in order not to interfere with the free running 
of the trolley wheel on the undcr side. Tbe device, we believe, is 
the invention of Mr. H. N. Thomas, of tte Huddersfield Corporation 
Tramways. . . 

We presume that a convenient tool would be employed to pull 
up the wires, and prevent the two ends from rotating while the 
sleeve was screwed on. Althcugh it is somewhat difficult to cut a good 
thread on copper, the device appears to be well adapted for its pur- 
pore, and could probably be lett in position for a long period if 
necessary, until a convenient opportunity was found for permanent 
repairs to be effec'ed. We commead it to the notice of tramway 
engineers for trial. 


Edinburgh.—Arrangemenis are practically completed 
whereby the Caledonian Railway Company will obtain from the 
Corporation the electricity for lighting and power purposes for the 
new Princes Street Hotel and for the station and the goods yard. 
The consumption wil amount to about balf a million units ae 
annum. Hitherto the Caledonian Railway Company bas bad a 
private installation, but that will now be abandoned. The North 
British Railway Company also obtains its supply of electricity for 
ite station and hotel at the cther end of Princes Street, from the 
city supply. : 
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dans: T" WIRELESS TELEGRAPHY SYSTEM OF PROF. transmitter that sends out waves of an exact and known 
5 d pg BRAUN AND SIEMENS-HALSKE. length only, and a receiver that responds far better to this 
| agent Sind | VVV particular length of wave tban to any other. In order to 
Peel e n make the intensity of the waves as grent as possible. one 
th your d Tux system of wireless telegraphy invented by Prof. F. CQUPONOUIS to obtain exact Apininetry between Hie circuits 
tr ane Braun, of Strasburg, and worked by Messrs. Siemens and on either side of the resonator. This symmetry is obser ed 
i | in the transmittiug ав wellas in the receiving apparatus, 


so that in this system there is no need for a ground con- 
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nection such as is required in al. other systems. The 
abolition of the ground connection is of great importance, 
as in this way one avoids practically all atmospheric dis- 
turbances ; this fact has been contirmed by experiment. 


ЖО Halske, of Berlin, consists essentially in the use of a closed- To explain the principles of the system in general, in 


DAT circuit oscillator, which may, by a proper choice of self- fig 1, s is the circuit of oscillation, which is connected to the 
a rightad 
n the Е 
r the den, 
provided a 
trosga tie 


"m 


К 
e 
plete, p 


грош 


10 2 
bie df 
3% 
ils 2 
aix d 
pet 
2718! 


| Ы 
5) 


qx Fid. 10. Fic. 8. Fi. 11. 


Ж induction and capacity, be adjusted to a strictly determined secondary terminals of an induction coil 4. and excited by it 
15 period of oscillation in either direct or indirect connection [t consists of the capacities c c, self- induction 1, and the spar 


be with an open-circuit resonator. In this way one obtains a gap. If E is the potential difference between the armatures 
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of the condensers, the intensity of current which is produced 
by their discharge is 
E — L 
[ жо. 


dl 


H 


where к signifies the resistance of the circuit, and т, the self- 
induction. 


Fic. 12. 
Q d U 
Further Е = rx г == di 
and by substitution we get 
do, nod Qo 2 
L^ od d 
From this equation it can be shown that, when 
1 R? 
BET Ape" 
the discharge becomes oscillatory, with the period 
2+ 
r= oos 
LC 4L ` 


в? : ; А 
If ig is very small in comparison 


with —. , which is the case in the 


clored circuit described above, since 
this consists of only a few turns of 


2 
thick copper wire, the term Tu may be 


neglected; and hence 


Т= ту Lt. 
n Fig. 13. 
Also, since — = V (A = wave length, 
v = velocity of electricity = 3:101? ст, per sec.), therefore 
X À 
T= I. 310% ӨШ. 


The oscillations in the closed circuit are reproduced in the 
secondary coil x (fig. 1), and in order to obtain in 
this; coil a maximum of intensity, it is necessary to add 


Elecihtew 


Fic. 14. 


to each end of the coil a length sufficiently great to put 
this circuit in resonance with the closed circuit. 

Then if the damping in the closed circuit is sufficiently 
small, the effect of this resonance is to raise the intensity in 
the secondary circuit enormously. 

Experiments have proved that the length of this secondary 
circuit on either side of the centre of the coil m should 


Fic. 17. 


be = } А, which can be calculated from the constants of the 
closed circuit as shown above. Oneof these lengths becomes 
the aerial wire; the other may be conveniently wound 
into a coil, shortened to suit the increased self-induction, 
or replaced by a suitable capacity. 

The receiver is constructed quite similarly to the trans- 
mitter, except that in a sense the connections are reversed, 
since in this case it is the open circuit in which the oscilla- 
tions are set up, which are reproduced in the closed circuit 
of the secondary. 

Fig. 2 shows the connections, which hardly need any 
further explanation. 

Experiments have proved that this receiving system can 
be simplified, with or without the transformer, as is shown in 
the diagrams, fig. 3. 

In these arrangements two electric lengths opposed to the 
aerial wire are used. In one of these the coherer is placed. 
It seems that the coherer disturbs the resonance ; therefore 
the second wire a = 1A is employed, by which the resonance 
is restored and the working of the coherer is assured. 

The transmitting apparatus consiste essentially of two 
groups—The induction coil with its auxiliaries, and the 
circuits of oscillation. 

The former differs considerably from the ordinary type 
in construction, its aim being to produce not so much the 
high preasure of the ordinary spark coil as a large current 
output. With this epecial coil one is able to charge 
much larger capacities in a shorter time interval than was 
possible with the ordinary form. The practical difference 
in construction consists in employing a special iron core, а 
considerably larger primary, and a much shorter and heavier 


Fic. 15. 


wire for secondary than in the ordinary type. In order to 
obtain a large charging power in the smallest : time 
interval, the ohmic resistance of the secondary ‘must 
be kept low. Further, with this construction, in which 
the с? R losses are not prejudicial, we obtain an 
insulation more than double that of the ordinary type, ғо 
that the coil will work even in very damp places. The 


Fic. 16. 


primary is interchangeable, and is fitted with three terminals 
giving different lengths of primary for different interrupters. 

One of the accompanying illustrations shows a special form 
of “ Wehnelt ” electrolytic interrupter (fige. 4 and 5). The 
upper part of the platinum pole above the surface of the liquid 
is protected from acid vapours by enclosing it in a porcelain 
tube. This prevents the explosions due to sparks formerly 


| 
| 
| 
| 
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"i common. For larger distances it is intended to frequency) the transformers are enclosed in glass cylinders 
1 5 employ the Grisson direct- current alternating- current trans- containing insulating oil (figs. 10 and 11). | 
ne m former, which may be easily employed, as the primary coil is When the maximum resonance is obtained this trans- 
Wr, interchangeable. former is a powerful multiplier (Tesla effect) and produces a 
f high pressure, which gradually increases 
lle tur to the extremity of the aerial wire, where | 
Nb. it is & maximum (Ferranti effect). 
l wl The open wire which is necessary in 
él cnt order to restore symmetry, is con- 
veniently replaced by a capacity, which | 
LI usually takes the form of concentric 
cylinders, shown in fig. 12. ' 
E a. А two-way switch, shown in fig. 18, ! 
оті is arranged to connect the aerial wire | 
alternatively with the transmitting or ) 
ed te ike the receiving system. 
E рак As such high pressures do not occur 
there in the receiver, the condensers, fig. 14, can 
у have much smaller dimensions than those 
| ; g of the sending system. The accompany- 
dus — ing figures show the style of receiving 
and de system used at present. 
Ете. 18. Fie. 19. The coherer, figs. 15 and 16, consiste 
IT gp essentially of an ebonite tube containing 
ivt de hardened steel particlesof a uniform size, in 
агы the adjustable space between two polished 
ciary Owing to the strength of current employed the Morse steel electrodes. It is not known whether a vacuum adds to 
han sg key has had to be considerably altered. Figs. 6,7 and 8 the reliability of a coherer or not. At any rate, it is certain 
fae show a Morse key so modified and capable of interrupting that, once an evacuated coherer loses its sensitiveness, it 
eni a current of 50 amperes without damage to itself. The is of no further value. This coherer!can be restored to its 
ben platinum contacts originai condition 
are much larger in at any time by the 
size, and the key is renewal of the stee) 
fitted with a mag- particles, 
netic blow-out It is well known 
which quickly ex- that the  coherer 
tinguishes the spark becomes magnetic 
and so prevents in use, and that, 
damage to the while a small 
Key. amount of mag- 
To obtain at the netism increases its 
same time the sensitiveness, too 
highest resistance much renders it 
and the maximum over -sensitive and 
capacity in the hence unreliable, 
smallest possible To obtain the ad- 
space, the tube form vantage of a small 
of Leyden jar has amount of mag- 
been chosen. The netism and obviate 
б tubes are made of the disadvantage of 
1 the best glass, about too much, a per- 
1 25 mm. in diameter manent ring magnet 
М and 24 to 3 mm. is employed, fitted 
i thick, and their as shown in fig. 17, 
Е capacities vary from p. 514. 
|: 0:0004 to 0°0005 ‘The foregoing ap- 
mfd. each. Spare paratus i8 employ- 
ed exclusively with 


tubes are furnished 
with each set of 
apparatus, in case 
for any cause one 
or more of the 
tubes have to be 
replaced (fig. 9). 
The primary of 
the transformer 
consists of a few 
turns of thick in- 


the : Morse inker 
(fig. 18). In cases 
where a record is 
not wanted, where 
syntonising is not 
essential, and for 
extreme distances, 
the inventors em- 
ploy a microphone 
with telephonic 
reception (fig. 19). 


sulated copper wire 

and possesses such . The microphone 

a self - induction Elec Rev consists of a steel 

that, together with disc pressed against 

the capacity Fig. 20.—GENEBAL ARRANGEMENT OF BRAUN WIRELESS TELEGRAPH STATION. a carbon or steel 
point. By means 


described above, the 
desired period of __ 
oscillation T = 2 /e is obtained. The secondary 
coil is of such a length, size and inductance that to- 
gether with the aerial wire to be employed, the highest 
possible resonance is obtained. As very high pressures are 
used (although quite harmless on account of the high 


of & screw the 


pressure of the disc on the point and hence the sensitiveness 


of the microphone can be varied at will. 


From the accompanying illustration (fig. 20) an idea of 
the general appearance of a Braun wireless telegraph 


station may be obtained. 
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The apparatus has been in use for some time for tele- 
graphing between Heligoland and Cuxhaven, a distance of 
36 miles. 


STAMFORD ELECTRICITY WORKS. 


THE ancient borough of Stamford—second only to Win- 
chester in age—has been so far modernised and brought up 


EXTERIOR OF STAMFORD ELECTRICITY WORKS. 


to:date, that it now boasts of a flourishing electric light 
undertaking. Stamfordians are noted for three things— 
their conservatism, their caution, and their love of things 
ancient: indeed, these characteristics of the people have 
gained for the town the name of “ The Town of the Sleepy 
Hollow,” and therefore it bas been no easy matter to suc- 
cessfully estublish such an innovation as an electricity 
works, 

The borough obtained its provisional order in 1900; this 


as resident engineer. With the exception of the boilers, 
the whole of the plant has been erected by the resident 
engineer with his own staff. 
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BoILERS AND FEED Tr urs. 


The foundation stones were laid in October last, but thie 
work was pushed on so rapidly, that the supply ws 
commenced last Easter, with a total of considerably over 
3,000 lamps connected. The site is in every respect «n 
excellent one. The works are on the north bank of the 
river Welland, in the centre of the town, near two rul- 
way stations, and consst of a substantial brick building 
with temporary corrugated iron end in view of early ex- 
tensions; they are divided into three parts, viz., boiler 


GENERAL VIEW or ENGINE Room. 


order was taken over by the Urban Electric Supply Com- 
pany, Limited, and the contractora for the whole of the 
work were Messrs. Edmundson's Electricity Corporation, 
Limited. Mr. W. E. Milns was appointed clerk of the 
works, and since the commencement of running has acted 


house, engine room, and battery room. The building 
contractors were Messrs. Hinson & Co., of Stamford. 

The boilers, of which we give a view, were supplied by 
Messrs. Babcock & Wilcox, and are two in number, fitted 
with chain grate stokers and superheaters. The feed pumps 
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Brussels. — Next month the price of electricity in the 


were made by Messrs. Hall & Sons, of Peterborough, and 
the feed-water heater is of the Chevalet-Boby type. 

The generating plant consists of two Belliss & Morcom 
engines direct coupled to Parker dynamos, of 90 KW. each; 
Messrs. Thos. Parker also supplied the balancer-bocster. 
The steam piping was the work of Messrs. Stewart and 
Menzies, of Kilmarnock, and Messra. Carrick & Ritchie 
supplied a travelling crane. The switchboard was built by 
Messrs. Charrington, with Kelvin & White instruments. 
Tne D.P. Battery Company supplied a battery of 260 cells, 
with a capacity of 350 ampere - hours at 35 amperes. 
Additional boilers and a larger steam dynamo will be put 
down shortly. | E 

The mains were laid by Messrs. Callender on their solid 
system. The system of supply is three-wire, with a pressure 
of 240 volts at the lamps. 

Offices and showrooms have been taken in the town, and 
nearly all the 249 consumers’ installations have been wired by 
the company. At least half the consumers are supplied 
through prepayment meters at therate of 6d. per unit. Larger 
consumers are charged on the demand system, at 7d. and 3d. 
for lighting, 44d. and 13d. for motors. Since opening the 
works, applications have been received for 4,000 additional 
lamps; this is due, in great measure, to the energetic 
canvassing of Mr. R. Hill. The demand at present is very 
brisk, and several large consumers are about to be added. 
A special cable hus been j ut down for street lighting, and it 
is probable that-this contract will be secured next year. 

We are indebted to Mr. W. E. Milns, the resident engi- 
neer, for the photographs and particulars upon which this 


brief article is based. 


ELECTRIC LIGHT AND POWER NOTES. 


Alnwick.—The Northern Counties Electric у Supply 
Company, Limited, bss just completed an electric light installation 
in the ducal town cf Alnwick. Close to the borders of the great 
Northumberland coal field, it might bave been tbovght that tke 
plare was not ore iu which electric light would have been very 
popular, but the first reception of the light has been mo.t satis- 
factory. From 2,000 to 3,000 lights have been already fitted, and 
there is still a large number of probable consumers waiting to sce 
the results. The work bas been very smartly done, for it was only 
last year that the company obtained tke prov. order. The current 
is generated by 75-kw. dynamos by Messrs. Crompton & Co., of 
Chelmsford, driven by two compound three-eran k engines by Messrs. 
Ruston, Proctor & Co., Limited, of Lincoln, whici receive tbeir 
steam supply from two large water-tube boilers cf the Babcock- 
Wilcox type, fitted with mechanical chain-grate stokers; Green’s 
economisers are installed. The switchboard is by Messrs. Dorman 
and Smith, of Salford. The battery room contains 250 cells divided 
into two batteries. The price charged ів 54d. per unit less 5 per 
cent. discount, cr with free wiring 6d. per unit. Tke penny-in-the 
tlot meter system wi'l be adopted, under which one lamp can bs 
lighted for 54 hours fora penny. The work has been carried cut 
under the management of Mr. C. W. Fairweather, the manager, and 
Mr. C. S. Vesey- Brown, engineer. The cabling bas been done by 
the Callender Cable Company, under the direction of Mr. Mollard. 


Ashton-under-Lyne.— On September 18th a L. G. B. 
inquiry into the application of the T. C. for a loan of £30,000 for 
electric lighting purposes and the extention of the electricity works 
was held. It is proposed to lay down two steam dynamos of 250 to 
300 M P., one for lighting purposes and the other for either lighting 
or traction, a surface condenser, with steam-driven air and eircu- 
lating pumps, and mechanical stokers, with coal store, elevator and 
conveyor. Is was stated that in 1900 the Oldham, Ashton ard 
Hyde Electric Tramway Company paid £2,948 163. 11d. for energy, 
In 1901, £4,208 11°. €d., and in 1902, £4,514 5s. 5d.; while 14d. 
per unit was paid by the Corporation to the Electricity Committee 
for energy for working the Ashton acd Hurst trams, and additional 
fnergy would be required when the Council obtained possession of 
the line in the borough now belonging to the Manchester Carriage 
and Tramways Company. There was no oppotri;ion. 


Dath.— The Somerset and Dorset Electric Power Сот. 
pany has approached the T.C. with respect to the supply of energy 


for the district. 
At the meeting of the T.C. on September 17:h, it was stated that 


it was absolutely impossible to come to terms on the basis suggested 
by the Electric Tramway Company's prop2tals for the supply of 


energy. 

A failure of the electricity supp'y took place on 13th inst., due to 
the hesting of a cross-head guide; the street lamps were extin- 
guished for some hours, but the private lighting was only affected 


for a few mitfntse. 


Belgian capital will be reduced from 40 centimes the kilowatt-hour 
for motive power, cooking, beating and other industrial purposes to 


25 centimes. 
Canterbury,—'l'he T.C. on September 17th decided to 
instal the electric light in the Sanatorium under the supervision of 


Mr. Blascheck. 

Cardiff, — The direct current supply for consumers in the 
central area was switched on last week for the first time. 

In connection with the opening ceremony, a report which 
appeared in one of the local papers on 17th inst. gave abstracts of 
the speeches made at the opeuirg ceremony, which contain food for 
serious thought. For instance, we are told tbat Mr. Arthur Ellis, 
the borough electrical engineer, tp»&ge somewhat as follows:— 

" Was there any town in the country supplying electric light and 
power at lower prices than Cardiff? The committee were only 
charging ld. per unit for large quantities, wbereas some of the 
London companies were charging 9d. to 1e." 

We trust that Mr. Ellis made no such ta ement. No London 
authority receives an average price even so hizh as 6d., and power 
is available in almost cvery district at from 3d. to 14. per unit. 
Again, Mr. Ellis said (so we are told) “there was un article in the 
Western Mail of the previous day criticising the municipalisation of 
electric lighting. It was stated that out of a population of 164,000, 
only 500 were connected with the mains. That wasa very unfair 
way of stating the case. There were not 164,000 houses in Cardiff, 
and each person would not require a light to himself or herself, as 
the case might be. The Corporation were supplying over 500 
houscs, and that meant, according to the Registrar- General's return, 
about 30,000 inbabitants. The comparison which had been made 
was altogether unfair." 

Surcly there are not 60 inhabitants in each house in Cardiff ! 

A curious position exists in part cf the borough; the Cardiff Rail- 
way Company refuses to allow the Corporation to lay mains on its 
Bute Dock property in order to supply the tenants with elcctricity 
for lighting and power. At а recent meeting tle chairman of the 
Electrical Committee stated tl at the South Wales E. P. D. Company 
could make arrangements with the railway ccmpapy to lay its mains 
slong the railway ard supply the tenantsin question. Certainly, if 
the Corporation fails to secure compulsory access to the coveted 
area within “a reasonable time,” the South Wales Company will 
have the right to provide a supply. 


Chester.—The T.C. is applying to the L.G.D. for power 
to borrow £5,924 for purposes connected with the supply of energy 


for the tramways. 

Cordoba.— The Review of the River Plate says that 
Sr. Santiago Temple bas sent in а petition to the Cordoba (отегп- 
ment asking for permission to make use of tbe waters of the Rio 
Primero, rear to the Dique Mal Paso, as motive power for an 
electrical power house, for supplying power for agriczltural 
industrics, rural tramways, “с. : 

Coventry.— The T.C. is now in a position to hire ont elce- 
tric motors to contumers on highly advantageoasterms. Electrical 
еп гру for power purposes is being sold in Coventry at the low 
rate of 11d. per unit. The following are the ra'es charged for 
hired motors:—3 H.P., £1 13s. 6d. per annum; 1 B. P., £2 53.; 
2 H P., £2 128. 60.; 3 H.P., £3 58.; 4 H.P., £3 178. 6d. ; 6 H. p., £4 
7s. 6d.; 9 H.P., £5 17». 6d. ; 10 H.P., £6 158.; 12 R.P., £7 108.; 16 
H P., £9; 20 H.P., 410 108.; 25 op, £11 178. 6d.; 35 B.P., £14; 
50 H. P., £25. Intermediate sizes are charged pro rata. These rates 
do not include fixing cr wiring motors, which has to b» done by tLe 
hirer. | 
Dorking.—The U.D.C. is to apply to the L.G.B. for 
leave to borrow £20,000 for electric lighting purposes. Messrs. 
Edmund:on's will carry:out the work, while Mr. Trentham is the 
Council's electrical adviser. 

Durban (S.A.).—We learn from the B. « S. A. Erport 
Gazette that the equipment of the new Na'al Government Railways 
machine shops at Durban is being supplied by the South African 
General Electric Company. It includes 119 electric motors, varying 
from 15 H.P. to ; Н.Р. ; and six 300-1. H. P. steam dynamos. There is 
also on order a special machine to supply current at different vol- 
tages for the machine shop. At the Maritzburg machine shops a 
three-pbase plant is being crected to supply lighting and power. 


East Cowes (I. of W.).—The Electric Light and Power 
Company bas informed the U.D.C. of its intention to lay mains, 
cables and boxes to supply current to the principal thorough'ares 
of the town. 

Faversham.—4A L. G. B. inquiry was held on 16th inst. 
by Col. A. G. Durnford relative to the T.C.'s application to borrow 
£24,190 fcr purposes of electric lighting. The Kent Electrical 
Power Company bad offered to supply the Council with electrical 
energy. Mr. Talbot, the Councii's engineer, estimated that the 


, undertaking would pay with 7,500 8-с.р. lamps. 


Garston.—The price of electrical cnergy to Garston has 
been reduced by the Liverpool T.C. from 5d. to 34 d. per unit. 


Germany.—Thlie Stockach sub-station in connection with 
the municipal electric lighting undertaking at Stettin is to be 
converted into а second central station, and it is being to altered 
that eventually it will hace a capacity of 5,000 нр. At first two 
1,000 H.P. engines are to be put down by the Kuhn Engineering 
Works, of Berg. They are of the vertical compound type coupled 


direct to Schuckert alternators. 
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Gillingham.—The L.G.B. has sanctioned the proposal 
of the U. D. C. to borrow, for the purchase of the Gillingham under- 
taking of the Chatham and District Electric Lighting Company, 


& sum of £26,659; this is only a portion of the total cost of the 
works. 


Glasgow.—A deputation of the T.C. is to visit certain 
cities in England, Belgium and Germany, accompanied by the 
city electrical engineer, Mr. Chamen, to obtain information about 
large ges engines and street lighting. 


Glossop.—The T.C. on September 17th decide 1 to have 
all the public buildings in the town lit by electricity, and to invite 
tenders for wiring and fitting the premises. 


Greece.—The Hellenic Government having authorised 
the employment of electricity аз the motive power on the Athens- 
Pirwus Railway, that company has, according to the Levant Herald, 
placed an important order for new carriages in the United States. 
Electricity is also to be used for lighting Athens, and a contract 
for the installation of electric light has just been signed between 
the Mayor of Athens and the Gas Company. The latter under- 
takes to transform 2,000 gas lamps into electric lamps, work to be 
begun within three months and completed within 18 months. 
The installation of electric light in the Stadion, Hermes and Eolus 
Streets, in the Constitution and Omonia Squares, and in the 
Haftia must be carried out before the end of February next. 


Liverpool.—A Corporation Committee has been ap- 


pointed to consider the contracting business of the Electric Supply 
Department, and to report regarding it. 


Llanelly (Carnarvonshire).— Electric light has now 
been installed at Llanelly new docks. The plant was laid down 
by Messrs. Alger & Sons, of Newport (Mon.). The installation con- 
tists of 17 arc lamps erected on poles 40 ft. high, and 40 incan- 
descent lights. The same firm has been entrusted with tbe lighting 
of the new celluloid works, Port Talbot, and the electric lighting 
at Messrs. Quest, Keen & Nettlefold’s new works at Newport. 


London.—BrEnwxoxpsrv.—Having secured a prov. order 
for supplying electricity in Rotherhithe, Ње M. B. C. is now going 
to apply for powers in the parishes of St. Olave and St. Thomas, and 
St. John, Horsleydown. 

W.C.—An electric joint box in Shaftesbury Avenue, belonving to 
the Charing Cross and Strand Electric Company, took fire on Satur- 


day afternoon through a short circuit, and a quantity of cable was 
destroyed. 


Newton Abbot.—4A proposal to introduce electric light- 


ing bas led the gas company to offer to undertake the public lighting 
for £698 per annum instead of £870, as heretofore. The local 


electric lighting company offers to supply energy at £16 per lamp 
per year. 


Pangbourne.—The Whitchurch and Pangbourne Electric 
Lighting Company has notified the Parish Council of its intention 
to apply to the B. of T. for a prov. order to supply the district. 


Radstock.—The U.D.C. on Friday last received from the 
Somerset ard District Electric Syndicate an intimation of its 
intention to apply for a prov. order to supply the district. 


Rowley.—Thc Midland Electric Corporation has given 


notice of its intention to lay mains in various parts of the Rowley 
district. 


St. Helens (I. of W.).—At the last meeting of the 
U.D.C. it was reported that the Isle of Wight Electric Lighting 
Company had offered to light the western district of the town with 
30 c P. lamps, with 10 60-c.P. lamps at important corners, at £2 10s. 
per lamp, and tbat the quotation of the Gas Company was £3 48. Cd. 
per lamp. 


San Paulo (Brazil).—The Canadian Light and Power 
Co., which was organised to supply the city of San Paulo with 
electric light and power derived from a waterfall 34 kilometres 
distant, and was formally inaugurated about this time last year, 
bas made remarkable progress in the 12 months. The amount of 
power supplied is now about 2,000 np. to 80 consumers; the 
number of private consumers of electric light is no less than 2,800, 
and the applications are coming in at an average rate of 200 per 
month. The cost of installation is about 15s. per lamp of 16cP, 
and the cost of running 4*. per month, with discounts of 5 per cent. 
to 40 per cent., according to coneumption. 


Southport.— The electric sub-station at the junction of 
Lord Street and Eastbank Street, Southport, was the ecene of an 
outbreak of fire at midnight on Monday last week. It was found 
that a transformer had got on fire and was destroyed. 

The T.C. decided on Tuesday night that the boulevards of Lord 
Street should be illuminated by 3,875 electric lamps from St. 
George's Place to Eastbank Street. This is the largest scheme ever 
debated, and in adopting it the T.C. bas carried out the request 
both of the house proprietors and of the Atiractions Committee. 


Stoke-on-Trent, — The R.D.C. on September 17th 
decided to engage Mr. G. R. Peers, of Manchester, to visit the 
Council's district, and prepare an electric lighting scheme, at a fee 
of 10 guineas. 


Tiverton.—The PD. of T. has undertaken that the 
Council's prov. order for electric lighting shall not be revoked if 


some definite step to carry it out is taken before December 31st 
next. 


Walsall.— Subject to a canvass of the districts being 
eatisfactory, the electric light mains will be extended, at an csti- 
mated cost of £5,122. 


The L. G. B. has sanctioned a loan of £1,325 for an economiser and 
fan. 


Wolverhampton.—With the object of generating elec- 
tricity for lighting and power purposcs, the T.C. is recommended by 
а committee to erect onc of Manlove, Alliott & Co.'s 8-cell destruc- 
tore, with four water-tube boilers. The scheme will entail an out- 
lay of £13,500. 


ELECTRIC TRACTION NOTES. 


Antwerp.— The construction of the new central power 
station for the working of the entire Antwerp system of tram- 
ways will, it is believed, be completed in March, and the entire 
system will have been electrified by the month of May. At present 
a temporary station supplics the current to the lines already con- 
nected. The new power station is situated at Merxem, on an area 
of 6 acres. The foundations for the machines are already nearly 
finished. The power station will contain four engines of from 
1,000 to 1,200 нр. each, threc of which will be installed imme- 
diately, with triphase alternators of 700 kw. at 6,000 volta. Auto- 
matic stokers will be used. On the completion of the station—or 
rather the first portion of it—it will be capable of supplying 
5,000 H.P., but this power can be gradually raised to 20,000 E P., 
according to the exigencies of the service. The Jaying of the new 
lines of 1 metre gauge is proceeding rapidly, and the entire system 
will be delivered during the early summer next year. 


Belgium.—The work of converting the tramway between 
Brussels-Midi and Forest into an electrical line, is approaching 
completioa. Itisexpected to be ready foroperation next month. 

The International Electrical Company, of Litge, has obtained 
the concession of a new line of electrical tramways, which will 
connect Seraing Bridge with the Val-St. Lambert railway station. 

The Société Nationale des Chemins de fer Vicinaux (Belgium), 
nearly all of whose lines are worked by steam, has now in 
hand a very practical scheme for the transformation of its various 
lines adjacent to the coast into electrically-worked ones. It should 
be mentioned in this connection that the Belgian Government is 
about to instal a couple of large power stations in the vicinity of 
Ostend for the production of electricity for the use of the port, 
both for lighting and motive power purposes. These stations 
would be used for the lines of the Vicinal Company, if the 
negotiations at present in progress between the company and the 
Government should come to a successful issue. 


Birmingham.—It is said that tramways municipalisation 
will form a test question at the municipal elections. 


Burton-on-Trent.—The Stujford Chronicle says that 
the Highways and Sewers Committee have, on the recommendation 
of their electrical advisers, Messrs. Kincaid, Waller & Manville, 
decided not to proceed further with the question of adopting the 
Lorain or other surface contact system for tramways, but to go on 
with the original scheme of overhead trolley wires. 


Brighton, — After a long discussion the T.C. on 
September 18th adopted the scheme of the Tramways Committee to 
construct three new lines of tramways as described in the Екс: 
TRICAL REVIEW last week, at an estimated outlay of £37,156. A 


Bill will accordingly be prepared to secure powers to carry out the 
work. 


Cardiff.—1t is stated that a company has been formed 


to obtain powers for constructing an electric tramway between 
Cardiff and Penarth. ` 


Clydebank.—The formal agreement between the burgh 
authorities of Clydebank and the Corporation of Glasgow, giving 


the latter power to extend its system to and through Clydebank, 
has been signod. 


Dudley.—In view of the decision arrived at by the 
Town Council to “acquire the whole of the tramways within the 
borough,” it may be desirable to point out that there are certain 
existing contracts between the Corporation and the British Electric 
Traction Company, which must be respected. When the company’s 
Bill, which concerned Dudley, was withdrawn, it was agreed that 
the Traction Company should construct the propcsed new lines to 
Cradley and Kingswinford, and that all the electricity they 
required within the borough should be purchased from the Town 
Council. Further, thaton the expiry of the etatutory occupation 
of the road by the company as successors to the old Dudley and 
Stourbridge line, the Town Council should purchase the whole of 
the lines within the borough, and lease them t5 the Traction Com- 
pany for a period of 21 years. The latter part of the agreement 13 
now being approached. No price and no rental have as yet been 
mentioned, but it is obvious that the adjustment of the terms of 
purchase and subsequent lease are matters which will require the 
most delicate handling. 
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Dunedin (N.Z.).—The Street Рачу Journal says that 
Messrs. Edward Noyes and W. G. T. Goodman, of Noyes Bros., of 
Sydney and Melbourne, spent a few days in New York, and sailed 
for England on the Lucania, August 30th. Their visit to 
America was made largely for the purpose of placing contracts for 
apparatus for the electric tramway system in Danedin, New 
Zealand, for which Messrs. Noyes Bros. have been appointed the 
engineers, This system is being operated by horses. It comprises 
about 20 miles of track, and has'recently been taken over by the 
city from the former private owners. The rails will weigh 92 lbs. 
per yard, and will be supplied by the Socicté Belge at Antwerp. 
They will be laid on ties of hard Australian wood. The special 
work will be supplied by the Lorain Steel Company. The bonds 
will be of the Brown plastic type; 34 cara have been ordered from 
the J. G. Brill Company, and all will be mounted on the Brill 21E 
truck ; 14 of these cars will be of the Californian type with closed 
body and four benches at each end; 14 will be standard box cars 
with 18 ft. body and 26 ft. over dashers, and six will be of the open 
type with 10 benches. The cars will be equipped with two Westing- 
house No. 68 motors each. The poles have been ordered from the 
Mannesmann Works in Germany, and the construction will be 
partly single bracket, partly doub!e bracket, and partly span. In 
the sections using the double-bracket poles, every other pole will 
carry ап arc light. A new car house with a capacity of 52 cars has 
beencommenced. The city is proposing to operate its line from a 
water-power rituated some 14 miles distant from the city of 
Dunedin. Until this plant is completed, a temporary steam plant 
will be installed. The transmission will be at 15,000 volts to 
within two miles of the city, when the voltage will be reduced to 
5,000 for transmission within the city to converter and transformer 
sub-stations. Connecting with the latter, a storage battery plant 
will be used, with accumulators of the Accumulatoren Fabrik Aktien- 
Gesellschaft, of Hagen. The generating station will contain two 
600-Kw. generators, each directly connected to a turbine, and two 
exciters of 25 kw. each. The electrical machinery will be supplied 
by the Westinghouse Company, for whom Noyes Bros. are the 


Australian agents. 


Halifax.—The Council has approved schemes for the 
construction of tramways from Stump Cross to Hipperholme, and 
from Salterhebble to Greetland. The question whether the exten- 
sion to Greetland should be by rails down Salterhebble Hill or by a 
lift, at an estimated cost of £12,000 and an annual expense of 
£1,512, is to be submitted to Sir Douglas Fox for his opinion. 


Hove, — Some months ago the decision passed the 
Council almost unanimously to establish a municipal tram- 
way system; the residents have now changed their mind, and 
considerable opposition is being organised. The residents ia 
Waterloo Street have succeeded in getting the proposed lines in 
that street abandoned, also a short piece in Western Road, the old 
objection being brought up that all the shopkeepers in those streets 


would b» ruined. A ratepayers’ de'ence committee has now been 


formed with the sole object of opposing the scheme at all costs 
—if necessary, in Parliament itself. 


Maddersfield.—A proposal for id. fares over all the 


tramway system has been defcated in the Town Council by an 


almost unanimous vote. It was stated that there was a loss of 
£10,000 on the tramways during 1901, without allowing for 


depreciation. 

The chairman of the Tramways Committee (Councillor T. H. 
Moore) stated that next year a rate-in-aid of 3d. in the £ would be 
required on bebalf of the tramwnys. 

Councillor J. F. Dyson moved, in view of recent criticisms upon 
the report of the borough engineer (Mr. K. F. Campbell) in refer- 
ence to the recent tramway accidents, that a special committee be 
appointed to inquire into the report and the general equipment of 
the tramways, and that the committee have power to engage an 
expert or experts for this purpose, and to inquire into the correct- 
ness, or otherwise, of the borough engineer's statement. The subject 
was referred to the Tramways Committee., 

At a special meeting of the Tramways Committee it was resolved 
that, subject to terms being arranged for the protection of the 
Corporation, the Corporation was prepared to assist the Mirfield 
U.D.C. and Brighouse Corporation in securing a service of electric 
cars from any other source; and that the B.E.T. Co. be requested to 
negotiate direct with the Brighonse and Mirfield authorities, and to 
submit a scheme to the Huddersfield Tramways Committee for 
further consideration. The Huddersfield Corporation, under its 
Parliamentary powers, is permitted to extend the tramways to Brig- 
house and Mirfield, but does not seem disposed to exercise the 


powera. 
The reconstruction of tbe Edgerlon and Marsh sections of the 
system is to be proceeded with. It was resolved that the points 
and crossings, &c, for this work be obtained from the firms wbo 
supplied the material on the last occasicn, provided the prices are 
the game. Cooper's patent anchor joint is to te used on the Edger- 


ton and Marsh sections. 
India.—An Indian newspaper stated that the recent 
introduction of electric tramways into Calcutta, and their impending 


construction in Bombay, have rendered it necesssry to arrange for 
the construction of new observatories at some distance from the two 


cities, beyond the effects of the electric current. 
An Indian exchange says that three rival companies have applied 


to run electric tramcars in Howrah. 


Leeds. — The Tramways Committee has decided to 
recommend the Council to apply for powers to construct new lines 
from Park Lane, by Belle Vue Road and Moorland Road, to Hyde 
Park, 1 mile 220 yards; and from Stanningley Road, through 
Bramley township to Rodley, 2} miles; and for extensions from 
the York Road terminus to city boundary, 1,700 yards; from 
Elland Road to Sydenham Road, 4 mile; and along Great Wilson 
Street to connect the Hunslet Road and the proposed Victoria Road 


lines, 4 mile. 
Littlehampton.—Mr. Hederstedt, the representative of 
the B.E.T. Co., attended a meeting of the U.D.C. on Septémber 
17th with respect to the proposal to construct an electric tramway 
between the town and Worthing. The Council eventually went 
into Committee, but no definite decision was arrived at, it being 


arranged to discuss the proposal at a future meeting. 


Liverpool.—The Tramways Committee has decided to 
increase the wages of electric car drivers who have been in the 
service of the Corporation two years, by 4d. per hour, and of those 
who have been three years in the service by 3d. an hour. The 
wages of 435 drivers will be increased by 2s. 6d. p2r week, and of 
116 other drivers 1s. 6d. per week under this arrangement. 


Longdendale.—The local authorities in the Longdendale 
Valley have asked the Stalybridge, Hyde, Dukinfield and Mossley 
Joint Tramways and Electricity Board to extend the electric tram- 
ways to their district, which is badly served with trains. The Board, 
ho vever, has decided that it cannot see its way at present to incur 
the extra expense of such an extension. 


Manchester.— The Corporation will, at its meeting on 
October 1st, discuss the Manchester Corporation Act, 1903. Under 
the proposed Act it purposes obtaining powers in regard to tram- 
ways outside the city, which ате, or sball be, leased to the Cor- 
poration. Powers are al:o sought to lay additional tramways in 


various strcets of the city. 
Rochester. — Mr. E. Rotter has been appointed 


consulting engineer by the Corporation of Rochester for its 


proposed tramway scheme. 
Rowley.— The General Purposes Committee of the 
U. D.C. has decided to postpone the construction of the proposed 
branch light railway line from Blackheath to Rowley. Oa the 
other band, the same Committee Fas recommended the joint com- 
mittee elected to construct the light railways from Bricrley Hill 
through Quarry Bank to Rowley, to appoint Mr. Wilson engineer of 


the scheme. 
Salford.—The Salford and Manchester Corporations are 

once more discussing the question of running electric cars over 

each others’ lines. It is a consummation to be devoutly hoped for 


in the interests of public convenience. 
Shipley.—Mr. Alfred Barker, manager of the West Нат 
Corporation Tramways, who has been appointed by tbe Board of 
Trade to decide financial arrangements between the Shipley and 
Bradford authorities in regard to the running of the Shipley tram- 
ways, is to hold his inquiry on Monday next. Last week the 
Shipley and Bradford people had a conference on the subject, but 


witb no practical result. 

South Shields.—A special meeting of the T.C. on 
September 18th considered a new Billfor a system of tramways in 
the borough. The Tramways Committee had prepared a long 
report, which recommended that the Council should adopt the over- 
head system as а basis on which to prepare the estimates for the 
Bill. The borough engineers estimate of the cost of the various 
routes equipped for overhead traction, or for the surface-zontact 


system, is as follows: 
Overhead, Contact. 
1, Pier Parade to Tyne Dock ©» T .. 4 9.920 £54,609 
2. King Street to Harton Village... 2 ss 83.2 6,167 
8. Sunderland Road to Green Street as s 13.07 14,982 
4. Stanhope Road Vs s. Я "T 8 8 17.164 19,040 
6, Victoria Road .. m x M T 9512 8,776 
6. Hudson Street to Boldon Lane .. zè .. 11.6 5 12,430 
7. Frederick Street to Маке Terrace es Se 16,740 17,837 
£15216) £165,194 
Carsheds and linesinside .. ЛА ʻi .. £19,000 £19,000 
30 cars at £700 each... 8 M e$ x 21,000 21.009 
Street works £33,200 (less sale of surplus, £12,000) 21,200 21,260 


£213,360 £226,501 


The borough electrical engineer submitted a report also on the 
different modes of traction, in which he reviewed the conduit, 
the surface-contact, the overhead, and the accumulator systems. la 
conclusion, he recommends the overhead trolley system as the 
cheapest, and the only one which would be a financial success in the 
borough. Alderman Marshall moved the adoption of the Committee's 
report, and pointed out that whereas the last scheme would have 
cost £300,000, the present one was estimated to cost only £213,000. 
Although that scheme was put before them, it did not follow that 
it would be carried out in allits details. It was the scheme they 
would put into their Bill, but in the carrying out, even the mode of 
traction might be revised, or one or more of the routes dropped. 
Alderman Wardle seconded the report. The town clerk said that 
the Harton Parish, Council had unanimously decided to support the 
scheme of the British Electric Traction Company, who proposed to 
construct a line from Whitburn to South Shields, as it was believed 
that such a scheme would be a great convenience to the district 
generally. There was a good deal of discussion, and some attempts 
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were made to have the instructions to the Committee charged with 
preparing the Bill altered, but these were all negatived and the 
Committee’s report was carried. The question of municipalisa- 
tion and the mode of traction were both left over for further con- 
sideration at a subsequent meeting. The total length of routes is 
approximately 8 miles, 


Stirling to Bannockburn.—At a meeting of the 
Stirling T.C. last week, the Lighting Committee reported that they 
had met with Mr. T. C. Darling, of Messrs. Davidson & Stevenson, 
solicitors, who explained that he represented the promo'era of a 
proposed limited liability company to be formed locally for the 
purpote of constructing and working a trolley tramway from 
Stirling to the farther end of Bannockburn, with а service 
of cars every 15 or 20 minutes, or oftener if found necessary. 
After discussion ard further explanation by Mr. Darling, 
the Committce expressed approval of the electric tramway 
proporal, and recommended that the Town Council inform 
the Bridge of Allan Tramway Company of the proposal, and 


ask them to meet in friendly conference with the Lighting Com- 
mittee. 


Sydney (X.8.W.)—The new electric tramway power 
station at Ultimo was formally opened on August 7th in the 
presence of representatives of the Kailway Commissioners and of 
the contractors. The conversion of the remaining lincs run by 
steam was to be begun at once. 


Unsworth.—The U.D.C. has given notice to the Bury, 
Rochdale, and Oldham Tramway Company, requiring it to sell as 
much of its undertaking as is within the district, aud as was autho- 
rised by the Bury and District Tramway Order, 1881. 


West Bromwich,—Considerable progress is being made 
with the work cf reconstruction and electrical equipment of the 
tramways, and the work is now in such an advanced state, that by 
the wake week—that is the first week in November—the new cars 
are expected to be running. 


TELEGRAPH AND TELEPHONE NOTES 


Cambridge Telephones.—The T.C. has appointed a 
Committee to consider the advisability of establishing a municipal 
telephone system in the City. 


Huddersfield. — The — Huddersfield Corporation has 
adopted a resolution in favour of an agreement with the National 


Telephone Company to lay underground wires for a period not 
exceeding 25 years. 


Huddersfield Telephones.—At the T.C. meeting on 
17th inst. Alderman J. Sugden moved, in opposition to establishirg 
a municipal telepbone service, that an agreement be entered into 
with tbe National Telephone Company for placing their wires and 
cables underground within the borough fora period not excceding 
25 years, subject to satisfactory terms being arranged. The motion 
was adopted by a majority of one vote. 


New Zealand Telephones.—At the end of March last 
there were 23 central telephone exchanves and 35 sub-cxchanges at 
work in New Zealand, the length of wire in use in connection 
therewith being 7,767 miles as against 6,987 miles at the end of 
the preceding 12 monthe. 


Rochester and Chatham Telephones.— It has been 
decided by the Gillingham I. C. to join with Rochester and 
Chatham Councils in applying for a joint license in respect of 
municipal telephones. 


Telegraphic Communication with Alaska.— Tele- 
graphic communication has been established between the United 
States and Alaska. The routes of messages from different cities in 
the United States will be first to some point on Puget Sound. 
From there they will be sent vid the lines of the Postal Telegraph- 
Cable Company and the Canadian Pacific Company to Vancouver, 
thence over the Dominion Government's line to Dawson. From Dawson 
the route will be vió an American line now operating to Eagle, 
thence to Valdes, vid a line now approaching completion. The 
Valdes—Eagle line which will be 400 miles in length, is to have 
connections with Fort Gibbons, which will be the next point on the 
proposed route. From there to St. Michaels a message will travel 
vid lines now in operation. The last, and probably the most 
important, stretch in this long route is from St. Michaels to Nome. 
This distance will be covered by wireless telegraphy. When the 
system is completed it will be possible to send a message from 
Washington, D.C., to Nome, Alaska, and receive an answer the 
same day. | 


West Indian Cables,—A New York Reuter telegram 
reports a despatch from St. Thomas as stating that unprecedented 
trouble has been experienced in repairing the cables from Bt. 
Lucia to St. Vincent and Grenada. The St. Vincent section broke 
again on September 18th, after having been working for only two 
days. 


Wireless Telegraphy.— The King of Italy has con- 
ferred the Cross of a Grand Officer of the Italian Order of the Crown 
on Mr. Marconi. 

The Times Turin correspondent rays Иа Signor Galimberti, 
Italian Minister of Posts and Telegraphe, has just had a long con- 


ference with Signor Marconi, who submitted to him a scheme for 
the creation of a radio-telegraphic station communicating with the 
stations established or to be established by the Marconi companies 
in London and in South and North America. Tais scheme will be 
studied by the Government and afterwards submitted to Parliament, 
The cost would be about 70,000 lire. 

Reuter's agency learns tbat upon the initiative of Germany steps 
are being taken with a view to holding in Oc:ober an inter- 
national conference of tlie Powers interested in the subject of wire- 
less telegraphy, for the purpose of establishing the general principles 
upon which an international agreement can be based. It is under- 
stood that the view held is that the practical working of wireless telc- 
graphy being now assured, tlie system should, in the public interest, 
be made subject to rules similar to those laid down in the Inter- 
national Telegraph Convention, 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Barrow-in-Furness.— October 15th. Two batteries of 


accumulators, two boosters, switchboards, &c. Sce Offizial 
Notices " to-day. 


Batley.—October 10th. 


accessories. 


240 accumulator 
See '' Otlicinl Notices“ to-day. 


Belfast.— October 10th. 
supply) for the Corporation. 


cells and 


Electric motors (12 months" 
See Official Notices " Sept. 19th. 


Belgium.— October 8th. The Belgian State Railway 
authorities at La Bourse, Brussels, are inviting tenders for 
the supply of 1093 tons of galvanised iron televraph wire, 
1,800 metres of oflic3 cable, 2,000 metres of six-conductor sut- 
marine cable, 608 kilometres of copper wire, 33,000 telephone 
insulators, and 58,000 te'egraph insulators, &., for the telegraph 
service. 


Bexley.—Scptember 30th. (a) Transformers and pillars, 
coudenser, air pump, water softener, &c. (b) Feed pumps and pipes. 
(c) Travelling crane. Bes “Official Notices" September 12th. 


29th. Electrically - driven 
Sce “ Odicial Notices" September 12th. 


Bradford.— October 20d. Suppy of electric motors for 
12 months. See Oflie'al Notices " tc-?uy. 


: Burton-upon-Trent.—September 30th. Supply and 


laying of electric maine, conduits, junction boxes, «c. Bee 
" Official Notices " September 12th. 


Dresden, — October let. А competition for a safety 
apparatus in connection with the working of electric tramways will 
be decided on the date mentioned by the Communal Administration 


of the town of Dresden (Saxony). Three prizes of 5,(00, 3,000 and 
2,000 marks will be awarded. 


IIudderstield.—September 30th. 


cable. 


Blackburn. — September 


travellir g crane. 


Пе and low tension 
See Official Notices“ September 19th. 


Hford.—October 6th. Dry-back boiler, piping and 


condensing plant for electricity works extensions. See Official 
Notices“ September 19th. 


Ipswich, — October 22nd. (а) Switchboard, motor 


boosters, and connections. (b) Overhead construction for tramways. 
See Otlicial Notices“ tc-day. 


Maidenhead.—October 6th. Installation for the Guild- 
hall. See Official Notices ” September 19th. 


Manchester.— October 4th. 
“ Ofticial Notices“ to-day. 


Middlesex.— October 7th. The Light Railways Com- 
mittee of the Middlerex County Council invites tenders for the 
construction of permanent way (for electric traction), bridge work, 
&c., of about 11 miles of light railways. The conditions, specifica- 
tion, &c., may be seen at the offices of H. T. Wakclam, M I. C. E., 
county engineer, Middlesex Guildhall, Westminster. 


Montreal.—The Montreal Light, Heat and Power Com” 
pany, of Montreal, announce that they require about half a million 
feet of multiple duct conduit, and are open to receive propositions 
from British manufacturers there for. 


London.— October 21st. Two electric car traversers for 
the L.C.C. tram depots. Specifications, &c., at Spring Gardens, £2, 


Х.Е. Railway.— October 7th. The directors are in- 
viting tenders for the complete electrification of about 37 miles 
of standard gauge line (double track mostly), For further 
particulars see our Official Notices July 25th. 


Steel tramway poles. See 


—— 
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Al d 


Paris.—October 27tb. Competition for supply and 
installation of motors, pumps and gererators for water-works. 
—Apply Hotel de Ville, Paris. 


Rotherham.—October 16th. (a) Pipes, feed pump, 
economiser, &c.; (b) switchboard. Вее “Ofcial Notices” tc- day. 


Roumania.—Tbe Roumanian State Railway authorities 
invite tenders for the installation of an electric lighting and power 
transmission plant in the railway workshops at Ja:sy. 


Shanghai.—October 30th. (a) Two 500-kw. stcam 
alternators ; (b) switchboards ; (c) two condensers and pumps. See 
^ Official Notices " September 12th. 


Spain.—September 29th. The Public Works Depart- 


ment, Madrid, wants offers for concession of an electric tramway 
between Vigo and Bayonne. ` 


Spain.—September 30th. Spanish Post aud Telegraph 
Department: supply and laying cf submarine telegraph cable 
between the Spanish possession of F'ernando Po and the German 


possession of the Kameroons. 


Spain.—October 6th. Tenders are being invited until 
October 6th by the municipal authorities of Hulscar (province of 
Granada) for the concession for the electric lighting of the town 
during a period of 25 years. Tenders are to be sent to El 
Secretario del Ayuntamiento de Hulscar whence particulars may be 
obtained. i 

St. Petersburg.—November Ist (14th). The T.C. 
invites tenders for the reconstruction of the thrce town tramway 
lines, bitherto worked by Lorse traction, with e’cctrical power, and 
the construction of an electric station. The terms of the tender, 
also application forms with particulars, will be sent free at 
once either by post or wire. The last date for the production 
of projects and offers is as above, and applications should be 
addressed: Stadt Amt, St. Petersburg, Russia, 


Stal) bridge. — October 18th. The Stalybridge, Hyde 
and Dukinfield Electricity Board invites tenders for Lancashire 
boilers, economisers, condenrer and pumps, piping, crane, &c. See 
" Official Notices " September 19th. 


Swindon.—October 4th. Section A.— Station lighting, 
and motor wiring; Section B.— Testing instruments and accessories. 
Sce Official Notices” September 19th. 


Swindon.—October 7th. Installations for consumers’ 
premises for the T.C. See Official Notices” September 19th. 


Tien - Tsin, — November 30th. The Municipal 
Secretary at Tien-Tsin is calling for proposals for the lightirg of 
tbe British concessions by electricity. See this column for August 
15th. - 

West Нат, — October 7th. Forty-six lighting and 
traction poles. See Official Notices" September 19th. 


Wigan.—October 20tb. (a) Electrical cquipmcnt of a 
short length of new tramway and a portion of tbe existing line; (5) 
construction of same; (c) 18 bogie cars, doublc-dcck, four motor. 


See “ Official Notices " to-day. 


CLOSED. 


Belgium,—Tenders were lately invited for the supply 
of the machinery and apparatus necessary for an electric lighting 


‚ and power transmission plant in the new Construction Arsenal at 


Longue Rue d'Argile, Antwerp. The following are the tenders 
received: — Rue d'Argile, à Anvers: Société des applications de 
l'electricitó (W. Dierman et Cie.), Herstal, 60,000 fr.; Compagnie 
International’: d'clectricité, Liege, 64,120 fr. or 64,633 fr. or 66,283 fr.; 
Socicté Electricité et Hydraulique, Charleroi, 67,555 fr. ; Compagnio 
Auxiliaire — d'Electricité, Brussels, 72816 fr. or 72,316 fr.; 
Ateliers Jaspar, Lige, 76,260 fr. or 82,960 fr.; Elektricitiits 
Aktiengesells-haft (Schuckert et Cie, Pelgian branch), 
Brussels, 76,775 fr.; Maison Beer, Jemeprpe-sur-Meue, 91,140 fr. 
or 89,640 fr.; MM. Dutry-Colson, Gand, 91,845 fr.; Société Belge 


d'Electricite. Brussels, 92,000 fr, and La Socic:é du Phoenix, Gand 


95,000 fr. 


Bexley.—The Hart Accumulator Company has secured 
the, contract. from the U.D.C. for the supply of a storage battery at 
the electricity station. 


Gillingham,—The following tenders for machinery, 
mains and extension to the Gillingham Electric Lightirg Works 
(recently acquired by the D.C. from the Chatham and District 
Electric Lichting Company) have been accepted by the Council, on 
the report of their electrical en gineer, Mr. W. H. Trentham :— 


Babcock & Wilcox (boiler) 


British Westinghouse Company . £2,825 
British Thomson-Houston Company 6,458 
9 ye * е 1,214 
Henlcy's Telegraph Works 6,716 
273 


Messrs, James Carrick & Son is 2 i. d 
Mr, H. Harris (buildings) ee ee ee ee 0 2.870 


Glasgow. Messrs. Browett, Lindley & Co., Ltd., have 
booked the order for three 400-Kw. eets for the Scottish Co- opera- 
tive Wholesale Society, Ltd., Glasgow, and they have sub-let the 
dynamo portion to Meters. Crompton & Co., Ltd. 


Hampstead.—The M.B.C. of Hampstead has acceptcd 
the offer of Mesers. T. Parker & Co., Ltd., of Wolverhampton, for a 
dynamo for direct coupling to а 100-н.р. Willans engine. 


Ipswich.—Tke T.C. last week accepted tenders for the 
electric light and tramways power station plant. The A E.G., of 
Berlin. will supply the dynamos, and the engines will ba of Messra. 
Reavell & Co.'s make, the price of this part of the undertaking 
being £6,564. Tke time given is 28 wee ke. The Tudor Company 
is to supply a baltery for £1,256, and to maintain it for five years at 
£83 per annum; time, 12 weeks. Messrs. Ransomes & Rapier, 
Limited, will furnish the traveller for the engine room at £350, in 
18 weeks. The cibles are to be supplied by Messre. Johnson and 
Philips for £12,901 in 40 weeks. The permanent way and tracz 
work has been given to Dick, Kerr & Co., at £41,220, witha 
condition that English rails shall be used ; time, six months. The 
arc Jamp tenders have not be:n settled yet, pending further con- 
sideration of tt e advisability of lightiog the streets with arcs. The 
buildings contract was placed with Mr. 8. A. Kenny, of Ipswich, at 
£26,948. Messrs. Kennedy & Jenkin are the consulting enginvers. 


South Wales.—The South Wales Power Company has 


decided to instal two Bruce Peebles dynamos for direct coupling to 
360-H. P. Willans engines. 
Stretford. — The D.C. has accepted tendera in 


connection with the proposcd electricity works as follows:— 


Chatteris Engineering Company, for travelling crano . £145 
Clayton, Son & Co., steel work foz roof, &k o. A ee 1,753 


FORTHCOMING EVENTS. 


Monday, October 13th.— Institute of Marine Engineers 
“ Btandardising of Pipe Flanges and Flanged Fittings, 


by Mr. J, R. Ruthven. 


SMOKE PRODUCTION. 


BEFORE the rccent growth of the water-tube boiler, the smoke 
question had begun to assume much less proportions in London. 
Now, however, smoke is rampant once more. The modern type of 
water-tube boiler is one that bad its origin in the hard coal district 
of the United States. The bard coal cf Pennsylvania is an absolute 
anthracite ; ог, if there is any hydrocarbon in it, the quantity is so 
small that it cannot be perceived when the fuel is burned. It is 
not possible to make smoke with this coal. All its heat is gene- 


rated at once, and a water-tube boiler is a suitable boiler in which 


to use such coal. 
This boiler was introduced into this country with no provision 


whatever to fit it for a different kind of coal. It wes made and set 
exactly as in America, and apparently no scientific or practical 
knowledge was brought to bear upon its treatment. The water-tube 
idea, with its tubes of small diameter, carried half-thinking 
theorists away. When the errors of their ways were made obvious 
in smoke, the freeh position was taken up that bituminous fuels 
could not possibly give a return from their hydrocarbon con- 
stituents, and were therefore so much inferior to Welsh coal that 
the latter were, in reality, cheaper. The knowledge? had not then 
become public that in a large station it was cheaper to pay an occa- 
sional £100 as a smoke fine than to use Welsh coal at its enhanced 
price above bituminous, and there was no Richmond in the tield. 

All knowledge of the Keyham and the Wigan coal trials was cor- 
veniently ignored. It is as easy {о burn bituminous fuel without 
smeke and with a commercial economy far superior to the results 
of the best Welsh, as it is to burn a paraffin lamp clearly. 

No one attempts to burn a lamp without proper appliances. It 
js only theoretical engineers who attempt to burn bitumincus fuel 
by means that are absolutely opposed to the chemical and physical 
laws which they were supposed to have learned at college. 

In no electric light or power station wkere these boilers 
are worked on American lines is there anytbing but trouble 
in respect of smoke, or expense in respect of unnecessarily 
dear fuel to minimise the nuisance. Once set and connected 
up, a water-tube boiler is a costly thing to rest, and the time 
neccesary to make radical alterations is considerable, and 
on this account harsh prosecutions are to be deprecated. At the 
eame time, it is asking too much that London should be fouled and 
disfigured to save expense to those eugincers who have been so lax 
or so unfortunate as to fall under the influence of the unthinking 
introduction of American methods. The Lancashire boiler is often 
held up as a better boiler to employ because in it smoke can be prc- 


vented, 
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It is true that the Lancashire boiler with its customary furnace 
arrangement is very many times superior to its rival, when this also 
is arranged in the customary American fashion. But it must be 
admitted that the water-tube boiler can be made far more certainly 
smokeless than the internally fired boiler. 

Even in the United States, outside the hard coal region, the 
water-tube boiler, set in what we call American fashion, and probably 
the Westerners call down-East fashion, is an inveterate smoker with 
American soft or bituminous fuel, and some American cities— 
St. Lcuis, we believe, in particular—have local laws relating to the 
smoke nuisance that have been enforced with some severity. 

The production of smoke is absolutely unnecessary, if prevention 
is undertaken when it should be, namely, before the boilers are 
erected. After boilers are wrongly placed, something can be done 
to ameliorate their behaviour by mechanical stckers, for example, 
though perfect combustion is difficult to secure where the basis of 
the arrangement is at fault. It is not that a badly set boiler cannot 
sometimes be cured cf smoking. There are often ways of doing to, 
but at the cost of the most wasteful coal combustion, aud there is 
always a natural temptation to во arrange matters that these periods 
of wastefulness shall occur under the cloud of night. Darkness is 
favourable to fuel economy in a badly arranged furnace. What is 
wanted is economy with daylight, and when the public learn that 
this is possible, they may demand it. The common belief that what 
answers in one country will answer in another accounts for the 
many failures on cither side of the Atlantic of apparatus that does 
well on the other. Unfortunately, Americans are, more than most 
people, tied to their own methode, and will not sec that these are 
unsuited to other conditione. Boiler makers can hardly be blamed. 
Their business is chicfly to make and sell boilere. The fault is with 
those engineers who have not insisted upon the boiler makers 
guaranteeing to put their goods to work smokelessly and econc- 
mically, or who have not scen to the matter for themselves. Know- 
ledge of chemical laws is surely sufficient to-day to enable the 
demand to be made that engineers, above all others, should be 
familiar with euch of them аз lie at the very basis of the whole 
fabric of power engincering, in place of weakly shielding them- 
selves behind the faulty practices imported from other conditions. 


W. Н. B. 


NOTES. 


Union is ?— The American trades unionist is being 
met with in the electric wiring busincss of Chicago, but, judging by 
some remarks which appeared in a recent issue of the Western 
Electrician, his tactics are not quite so well known over there as 
they are on this side of the briny. Our contemporary, a few 
months ago, in discu:sing the relation of clectrical workers and 
gasfitters in installing pipipg for interior wiring, presumably not 
knowing of the trouble that ] as frequently arisen here, remarked, 
" If the gasfitters are correct in principle, why cannct the carpenters 
step in and кау the wireman must not bore a holeina joist?” This 
was, we are told, an assumed “case of such extravagance that its 
absurdity would be patent to all.” But our contemporary has now 
come across the real thing, and beiabours the unions accordingly. 
It scems that a strike was called in tbe new Marshall Field retail 
building, in Chicago, which was the upshot of a contention between 
the members of two loving brotherhoods, viz, the Brotherhood cf 
Carpenters and Joiners and the Brotherhood of Electrical Workers, 
as to which organisation has the right to put up moulding covering 
electric wires in buildings. We agree with our cxchange that it isa 
thousand pities that such entirely unnecessary contentions as this 
should be allowed to interfere with needful industrial operations. 
It is but mere common sense that a wireman should be permitted to 
do his own work, which, of course, must include putting up the 
mouldings, and if only unions would content themselves with look- 
ing after what are really their members' interests, instead of 
indulging in there petty interferences and squabbles, it would be 
better for all concerned, unless, perchance, it be that, as a result cf 
this internecine warfare, they cut each other's throats, and so leave 
the employer unmolested. 


Education by Correspondence.—^pecial winter courses 


in various sections of electrical and mechanical engineering science 


have been organised by Prof. Jamieson, of Glasgow. Those who 
wish to study engineering. but are unable to attend classee, should 
find this system very useful; it has attained remarkable popularity 
in America. Particulars wil! be found in our advertisement pages. 


Electricity Supply Statisties.— The Board of Trade 
has issued returns of the capital expenditure, profits, and other 
details relating to the working of electricity supply undertakings 
both by companies and by local authorities during the year 1900. 
The total number of authorised companies supplying electricity in 
the United Kingdom was 47, of which 16 were in London. It 
appears that the total capital authorised at the end of the year” 
was £10,744,944; the total called up at the end of the year” was 
£7,619,466; while the loan capital borrowed was £3,180,680. The 
total expended at the end of the year was £10,954,188. The total 
receipts during the year were £1,383,779; and the net profit for the 
year is given as £321,880. The return of undertakings belonging 


THE ELECTRICAL REVIEW. [Vol 51. No. 1,296, SEPTEMBER 26, 1902. 


to local authorities shows that they number 165, of which 12 aro 
in London. In most cases the figures are brought down to March 
318%, 1901. The total capital expended by local authorities was 
£14,943,122, and the receipts for the year £1,661,760. The gross 
profit, before providiog for interest, sinking fund, &c.,“ is given 
as £601,032 ; and the profit, "after deducting expenditure on main. 
tenance and interest on 1 ans," as £206,453, but “after providiag 
for interest, sinking fund, &,“ there remains a loss of £102,931, 


A Misconception.—A curious incident has occurred in 
connection with cur description of the Oꝶmuigraph in a recent 
issue. On the same page, and partly overlapping the illustration of 
that apparatus, was a figure showing the ‘Travelling Lamp" of 
Messrs. Laurie. In a recent number of La Energia Electrica we 
find a note regarding the Omnigraph, accompanied by bath thes 
figures, just as they appeared in our page; no mention is made of 
the travelling lamp, and the readera of La Energia have pro- 
bably been considerably worried by the endeavour to trace the 
connection. 


Electricity in the Navy.— It has been decided by the 
Admiralty to adopt the parallel system of running dynamos on 
board Navy ships, and that the voltage at dynamo terminals will 
in future be 105 volts. 


Cables in War Time. — Lord Reay, the President of 
the Institute of International Law, has provided the Brussels 
correspondent of the Morning Post with the text of the resolutions 
passed on Tuesday by the Institute respecting submarine cables in 
time of war. They are as follows :— 

“1. The submarine cable connecting two neutral territories is 
inviolable. 

* 2. The cable connecting the territories of two belligerente, or two 
portions of the territory of one of the belligerents, may be cut any- 
where except in the territorial sea, or in the neutralised water 
dependent on a neutral territory (neutralised by treaty or by 
declaration conformable with Article 4 of the resolution of Paris, 
1894). | 

“3. The cable connecting a neutral territory with the territory of 
one cf the belligerents may in no case be cut in the territory or 
neutralised sea dependent on a neutral territory. In the open реа 
such a cable may only be cut if there is an effective blockade and in 
the limits of the line of blockade. This cable may always ba cut 
in the territory and in the territorial sea of the enemy up to a dis- 
tance of 4 miles from the ‘laisse’ of the low tide. 

' 4. The liberty given to a neutral State to transmit telegrams 
may not degenerate into a disloyal and manifest assistance of war 
given to one of the belligerent parties.” 


English-French Telephones.—A Parliamentary paper 
has just been published containing the convention regulating the 
telephone service between Great Britain and France, which was 
signed at Parison July 29th of this year. The convention, which 
is signed by Sir Edmund Monson and M. Delcas:é, consists of 14 
articles fixiug the unit adopted for the collection of charges aud 
duration of communications—a conversation of three minutes— 
the scale of charger, and the duties of the two administrations to 


whom will be entrusted the erection and conduct of the telephones. 


Personal.—Mr. A. W. Ackermann, A. M. I. C. E., M. S. I., 


who has been practising as an engineer and architect in Cape 
Colony for 26 years, the last six being in partnership with Mr. W. 
Adamson, as Messis. Ackermann & Adamson, has just dissolved 
partnership, and is returning to England for some time. His 
business address is now 47, Victoria Street, Westminster, 8.W. 
The Dundec Advertiser says that Mr. George Balfour, of Messrs. 
Lowden Bros. & Co., Dundee, has been offered, and has accepted, 
an appointment with an eminent firm of electrical, mechanical, and 
civil engineers in London, at a salary of 41 000 per annum. Mr. 
Balfour is at present consulting engineer for the electric lighting 
of Broughty Ferry. 


f 


Appointments Vacant.—A junior assistant is wanted 
at Hanley electricity works, at £100 per annum; the Croydon 
County Polytechnic has a vacancy for the post of the head of the 
Department of Electrical Engineering; an assistant engineer i8 
wanted at Luton Electricity Works at 288. per week; a shift engi- 
neer for Paisley at 35s. per wecki; engineer in charge at Wim- 
bledon at £78; and a shift engineer for Southport, “See “Official 
Notices " to-day. 


THE CENTRAL STATION ENGINEER. 


Mr. A. P. DnvnvnoH, of Bradford, has been appointed chief 
assistant electrical engineer to the Dewabury Corporation. 

On September 23rd Mr. FRANK ScHoFIELD, clerk to the Staly- 
bridge, Hyde, Mossley and Dukinfield Tramways and El otricity 
Board, was presented by the officials and staff engaged on this 
scheme with an oak writing table, on the occasion of his marriage. 
Mr. ALF. Н. GIBBINGSs, the Board's consulting engineer, made the 
presentation on behalf of the staff. 


1 we 4 rae 
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NEW COMPANIES REGISTERED. 


W. T. Skelding & Co., Ltd. (74,817.)— This company was 
registered on September 8th, with a capita] of £10,C00 in £1 shares, to carry on 
tbe business of electrical installation and general engineerz, mechanical 
engineers, metal workers, manufacturers of electrical fittings, apparatus and 
machinery, manufacturers of forgings, castings, and apparatus for electric 
lighting, power transmission ard other purposes, &c. The first subscribers 
(each with one share) are :- R. Moore, maraging clerk, Collis Street, Amblecote, 
Staffs.; Miss M. A. Moore, Collis Street, Amblecote; A. Homfray, solicitor, 
Brierley Hill; W. J. Cartwright, clerk, Talbot Street, Brierley Hill ; Mrs. A. B. 
Cartwright, Talbot Street, Brierley Hill; Miss M. Walker, High Street, Crad'ey 
Heath, Staſfs.; and H. Thorneycroft, agent, High Street, Cradley Heath. No 
initial public issue. The number of directors is not to be less than two nor 
more then three; the firstare W. T. Ekelding and G. W, W. Adams; qualfi- 


cation, £250. 

Barn’s Patent Tram Car Lifeguard Syndicate, Limited 
(74,850).—This company was registered on September 12th, with a capital of 
£2,000 in £1 shares, to acquire the benefit of all patents cbtained by, or on 
behalf of R. 8. Burn, in respect of a safety guard for electric tramcars and the 
like, to manufacture snd deal in such gus&rds, and to carry on the business of 
ironfounders, electrica] and general engineers, smiths, tc. The first subscribers 
(each with one share) are :—R. 8. Burn, 6. Caroline Street, Hull, J. A. Brown, 
Ashburnham, Newington, Hull, bank manager; H. Cclbeck, £55, Anlaby Read, 
Hull, solicitor; J. W. Powell, Milton House, Hull, valuer; J. E. Walker, 18, 
Linnsens Street, Hull, chartered accountant; J. Watson, 201, Anlaby Road, 
Hull, surveyor; and C. Colbeck, 225, Arlaby Road, Hull, gentleman. No 
initial public issue. The number of directora is not to be less tkan five nor 
more than ten; the first are R. 5. Burn, J. A. Brown, H. Colbeck, J. W. Powell, 
J. E. Walker, and J. Watson; qualification, 100 sbares. Registered c се, 12, 


Bowlalley Lane, Hull. 
British. Prometheus Co., Lid. (74,889).— This compary was 


registered on September 17th, with a capital of £4,000 in £1 sharor, to acquire 
certain patents relating to improvements in electrica] resistances and in tbe 
manufacture thereof, and in electric cooking, frying or roasting apparatus and 
heating devices, to adopt an agreement with L. M. Waterhouse, and to carry 
on the business of manufacturers of ard dealers in electrical heating and cock- 
ing apparatus and accessories, manufacturers of electrical apparatus, fittings, 
machinery and accesscrics, хс. ‘The first subscribers (each with one share) 
are :— H. Skipworth, 41, Lithos Rcad, Hampstead, N.W., electrical engineer; 
R. Crampton, 110, Carnon Street, E.C., engineer; Т. W. Harvey, 18, Blewitt’s 
Cottages, Rainham, Essex: E. Sheppard, 76, York Road, Southend, electrical 
engineer; C. E. Gunner, Elmbank, Kemble Road, Croydon, electrica] engineer: 
G. H. Collins, Weybourne, Chatham Road, Kingston, engineer; and J. D. 
Morrison, 9, Chestnut Road, Kingston, cleik. No initial public issue. L. M. 
Waterhouse & Co. are the first managers. : 


Bray, Markham & Reiss, Ltd. (74,871).—This company was 
Veyisterod on September 15th, with a capital of 45, O in £1 shares, to carry 
on the business of electrical engineers, contractors, manufacturers, с. The 
first subscribers (each with onc share) are :—E. N. Bray, Manor House, Shere, 
Surrey, electrical epgineer; F. R. Markham, Morland, Penrith, Cumberland, 
electrical engineer; F. E. Reiss, Swyncombe, Henley-on-Thames, elcctiical 
engineer; 8. E. A. Reiss, Swyncombe, Henley-on-Thames, gentleman; 
F. Markham, Morland, Penrith, Cumberland, J. P.: R. M. Bray, Manor House, 
Shere, зигер K. C.; and C. F, Lloyd, 4, Crown Cice Row, Temple, barrister. 
No initial public issue. The number of directors is not to be less than two nor 
more than five: the first are E. N. Bray, F. R. Markham, and F. E. Reiss; 


qualificaticn, £200; remuneration, £150 cach per annum. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Neweastle-upon-Tyne Electric Supply Co., Ltd., (27,997).— 
Particulars of mortgages and charges. On September 4th this company regis- 
tered £3,400 debentures (84 of £100 cach), being part of a series created on 
October 8rd, 1901, to secure a total tum of 4: 20,000. Property charges: the 
undertaking and preperty of the ccmpany, preeent ard future, including 
uncalled capital. here a:e notiustecs, Total amcunt previously issued cf 


kame series, £127,300. 

Siemens Bros. & Co., Ltd., (14,777 C).—This company's 
annual return was filedcn June 12th, when tbe entire capital of 4000, (C0 in 
120, 000 shares of £5 cach kad been taken up and paid for in full. Mortgages 


and charges, £150,000. 


Mexico Electric Tramways, Limited (56,932).—This com- 
pany's annual return was filed on July znd, when the entire capital of £1,CC0,000 
in 200,000 ordinary and 500,CCO preference shares of £t each had been taken up. 

"been called up on the preference, resultirg in the receipt of 


£1 per share bas 
£500,000. —.£5C0,000 is considered as paid on the ordinary thares. Mortgages and 


charges, £400,000. 
Langdon-Davies Motor Company, Limited (55,830).—This 

company's annual return was filed on August 141Ь, when 16,100 preference and 

49,274 ordinary shares were taken up out of а ncminal capita] of £70,000 in 


20,000 preference and £0,000 ordinary shares of #1 eacb. £1 per share has been 
called up on 17,907 sharcs, resulting in the receipt of £17,607. £47,467 is cor- 


tidered as paid. Mortgages and charges, ril. 


CITY NOTES. 


Willans & Robinson, Limited. 


Тнк directors’ report which comes before the meeting at Rugby on 
October Ist says that the accounts for the half-year ended June 
30th, 1902, show that after writiog off as depreciation of plant, 
&c, the sum of £4,804 4s, 10d., and paying interest upon debenture 
stock, the balance to tke credit of profit and loss account at the cnd 
of the half-year (including £7,(35 11s. 2d. brovght forward) is. 
£33,449 13s. d. Out of this the directors propose that dividends 
be paid at the rate of 6 per cent. per annum upon the preference 
shares, and 10 per cent. per annum vpon the ordinary ebarer, 
amounting in all to £26,666 8s. The amount payable to directors 
in accordance with the articles of association, and with the resolu- 
tion of October 2nd, 1901, is £919 7s. 2d., leaving an available. 


balance of £5,863 18s. 7d. From this the directors propose to carry 
£475 to tbe reserve fund, in accordance with Article 112 of the 
articles of association, leaving a balance of £5,368 18s. 7d. to be 
carried forward. The directors are glad to state tbat since the date 
of tbeir last report the Admiralty has ordered Niclausse boilers for 
two more first class croisers (H. M. S. Carnarvon and Devonshire), 
making four of this class ia all, and mere recently, Niclausee boilers 
for a new battleship have been ordered, thus bearing out the prc- 
viously-expressed expectation that tbe merits of the boiler must 
soon receive fuller reccgnition. All tbese boilers, aggregating 
(with those of two small vessels not in luded in the above) about 
100,000 E.P., are being corstructed under license from this cor- 
pany, pending the completion of the new boiler works at Queen's 
Ferry. In the directors’ rcpcrt, issued 12 montls ago, it was 
pointed out that after certain writicgs off, there remained in the 
chare premiums account the sum of £3,991 14s. 10d. Other later 
receipts from the same rource raised the tctal sum disposable to 
£40,052 14s. 10d. Of thie, £20,000 was carried to the reserve fund 
in the cecord half of 1901, ana the fcllowipng further accounts have 
been written off against the balance, viz., £7,431 14s., expenses of 
the late ist ues of shares and debenture stock, including the £5,000 
given as a bonus on the old stock paid off, this beiog the condition 
of repaymert; £193 118. 6d., a Small amount sanding sgainst 
tome old experiments in conrection with the Niclauese boiler; 
£2,000, on acccunt of experimental work upon gas engires (which 
promises very favourable results); £1,€50 93, the final cbarges in 
connection with the removal from Thames Ditton, which is now 
complete; #2 504 5s. 5d., special Exhibition expenses; and a sum of 
£1,961 14s. 9d., being the ccst to the company of a very unusual 
and extraordinary accident in ar elcctric light station, which 
caused the entire destruction of a valuable engine, an occurrence so 
unprecedented and exceptional ағ, in the c pin ion of the directore, 
to justify its being paid for out of the fund. A balance of 
£4,311 0з. 2d. remains to be carried forward. The fire insurance 
fund of £25,000, required to be cstablished by the new trust dced, 
which in the directcrs’ opinion amply safegrards the company 
against fire risks, bas been formed from the old debenture sir king 


fund and fire insurar ce fund. 


Dick, Kerr & Co., Ltd. 
THE report for the 12 months ended June 30th last, to be snb- 
mitted to tLe meeting on the 29th iust. states that the protits 
earned during the 12 months amount to £103,758. Out of this had 
to be paid debenture and loan interest and trustees’ fees, ard thcre 
has been reserved the sum required to provide for the premium 
payable on the redemption of tke present debenture stock. These 
absorb £6,683, leaving a balance of £97,074, to which must be added 
the protits brought forward from last year, viz, £27,793, making 
a total of £124,868, which it is proposed to appropriate as follows: 
In payment of a dividend of 5 per cent. per annum on the pre- 
ference share capital, £6,000 (the proportion of this dividend to 
December 31st, 1901, has already been paid); to carry onc-tifth of 
the remaining profita to reserve fund as requircd by Clause 24 of 
the trust deed securing the debentures, £18,215; further sum to 
this reserve, £21,785, making £40,000; to pay a dividend of 10 per 
cent. and a bonus of 20 per cent. on the ordinary share capital, 
which will be about £48,000; to carry forward the balance of 
£30,£68. Since the last report important contracts have been 
carricd out for the construction and equipment of reveral electric 
tramways both at home and abroad ; and these various works have 
given satisfaction to the company’s clients. The resolutions for 
acquiring the shares of the English Electric Manufacturing Com- 
pany, Ltd, which were set out in the circular of July 21st last, were 
duly passed, and the exchange cf the shares will be carried out in 
due course. Steps will be taken to acquire the few cutstanding 
shares, and arrange ments will be made with the cebenture holders 


of both companies at an early date. 


Official Announcements re Companies. 


AT the end of three months the following companies are to be 
struck off the register, unless good cause is shown to the 


contrary :— 
Adams Electrical Generator Co., Ltd. 
British Electric Railways, Ltd. 
H. & Н. Accumulator Syndicate, Ltd. 
Hawley Smokeless Economiser Furnace Co., Ltd, 
Middle ex and Hertford Electric Lighting and Power Co., Ltd. 


Seaside Electric Laundry Co., Ltd. 
Smoke Preventer and Fuel Ecoromiser, Ltd. 


Volt Electrical Co., Ltd. | 
West of England Electric Installation Co., Ltd. 


World Gas and Electric Syndicate, Ltd. 


Calcutta Electric Supply Corporation, — The 
directors have declared an interim dividend for tbe half-year ended 
June 30th last at the rate of 6 per cent. per annum, payable on 


November 15tb next. 


Stóck Exchange Notices.—Application bas been made 
to the Committee to appoint a special settling day in:— Colombo 
Electric Tramways and Lighting Company, Limited-—-£120,000 
5 per cert. first mortgage debenture stock. Ihe Committee bas 
appointed Wednesday, October Ist, a special settling day in Isle 
of Thanet Electric Tramways and Lightirg Company, Ltd.— 
£150,000 4 per cent. debenture stcck, and has ordered the eame to be 


quoted in the Official List. 
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Folkestone Electricity Supply Co.—The directors 
have declared an interim dividend at the rate of 4 per cent. per 


annum on the ordinary shares in respect of the half-year ended 
June 30th last. 


Direct Spanish Telegraph Co.—Dividend at the rate 
of 10 per cent. per annum on the pref. shares, and an interim divi- 
dend at the rate of 4 per cent., frec of income-tax on the ordinary 


shares, both for the half-year ended June 30th, 1902, and payable 
on October 1st, 1902, 


TRAFFIC RECEIPTS. 


Receipts for ! Miles 


open. 
Company. ВА еры FFC 
8 Am'nt. Ino. or Am'nt. Inc. or This Last 
| dec.“ dec.“ year year, 
& 1 £ ££ | 
Blackburn Corp. Trys. .. Sept. 19 755 + 8 21,831 + 8.744 123 E: 
Blackpool and Fleetwood | „, 20 1,144 +186 16,418 — 536 7 | 7 
Bristol Trys. & Car. Co. „ 19 4,820 +4691 — — 28 28 
British Elec. Trac. Co, :— | | 
Devonport us ee „ 12 (1 + 50 15,998 + 598 5 5 
Dudley—Stourbridge.. „ 12 911 +130 27,555 + 3,583 182 18 
Gateshead s А „ 1? 874 1219 26,893 + 4,594 104 9 
Gravesend а werk жаг A4 231 — 1,753 — 33 — 
Greenock—Pt.Glargow' „ 12 609 +84 18474 711,237 7 7 
Hartlepool vá ex Ayo >. 207 J 24 9,507 + 1,182 d 4 
Kidderminster .. x 12 163 +18 4,033 + 12 43 13 
Merthyr .. i P a 12 201  — 83 7,452 — 1,880 8 8 
Middleton. „ 12 35 — ' 778  — 5 — 
Oldham—Ashton “жї. ge. S 631 7200 19,501 + 961 в 8 
Poole А $a naty Cas. ДО 858 + 82 9,573 — 128 8 8 
Potteries 5080s 12 16028 4140 13,472 + 9,009 28 98 
Soutbport ex és » 12 838 4120 9,562 + 8,806 5 b 
South Staffordshire.. 1 R 716 —166 28,195 — 261 219 22 
Swansea. is „ ox 29 536 — 6 17,139 4 1,118 5 5 
Taunton .. Ве „ 12 71 = 981. 470 — 159 1 — 
Tynemouth T 2% „ B 426 +108. 11,056 + 1,938 
olverhampton Diet. | » 12 939 ; +215 6,971 + 4,604 103 5 
Rothesay.. 88 ss n 42 201 + 66 1,003 + 300 — — 
Weston-super-Mare..  ,, 10 289 — 4,618 — 21 — 
Central London Railway: „ 20 6,824 7451 15,457 + 6.246 6 6 
City and 8. London Ry. „, 21 9,551 7811 83,216 ＋ 10,945 6} 42 
Doncaster Corp. Trys. .., — — — - 716 — 59 — 
Dover Corporation Trys, „ 20 951 — 5 8531 + 130 3 8g 
Dublin United Trys. ©... „„ 19 4,706 4186 co, 69 + 105 46 | 46 
East Ham Tramways . „ 20. 526 +181 — — b : 44 
Glasgow Corp. Trys, .. „ 20 12.936 —1,022 192,445 — 8.933 56 46 
Liverpool Overhead Ry. » 21 1,514 — 51 19,832: — 1,199 63 di 
Newcastle Corp. Trys. .. „, 13 2905  -—— — Rh nes 35 — 
Sunderland Corp. Tue „ 21 1,120 | — 14 | ems I 
i | 


* Compared with the corresponding period of 1901. 


STOCKS AND SHARES. 


Wednesday Evcning. 


DEPRESSION still characterises the markets of the Stock Exchange, 
and the tendency all round the House is disposed to lower prices, 
Consols are fluctuating to an unusual extent, and the renewed flat- 
ness of American rails ircreases the apprehensions which are gain- 
ing ground as to the financial stability of Wall Street and its 
“bosses.” Home railway securities of almost every class are again 
steeped in pessimism, while business in industrial shares is more or 
less stayed pending developments in the banking worlds of both 
hemispheres. Nor do the mining markets add any strength to the 
general note of dulness, and the incidence of the new ninetcer-day 
account is regarded with all the traditional dislike inreparable to 
these lengthy settlements. Moreover, the reported fresh taxation 
of the Transvaal is being used as a lever to depress prices. On the 
other hand, investors are not selling their securities. The electricity 
supply and the telegraph se:tions show this clearly enough, for 
prices in both are well maintained, and what is still more satisfac- 
tory, the dealers in the former markct are far from complaining of 
any lack of business. 

Several of the provincial electric lighting companies are making 
their dividend announcements, and this, perhaps, accounts in some 
degree for the improvement in this department to which attention 
was directed a fortnightago. The Folkestone Electricity Supply 
is about to distribute an interim dividend at the rate cf 4 per cent. 
per annum, and the price of the shares is 6, the 43 per cent. 
Debenture stock being 1034, and a cheap investment. There is a 


mere bagatelle of the stock, £50,000 to be exact, so that to pay the 


annual interest, only £2,250 is required. Urban Electrics are £3 
for Ordinary and Preference: there is a call pending in each case. 
Hove Electrics keep at 74, while Oxford Ordinary are 54 єл divi- 
dend, and the 4 per cent. Debenture Stock is par. Bournemouth 
and Poole Ordinary and Preference are 124 and 10 respectively, 
the former carrying its dividend at the time of writing. 


Brush sbares continue dull, and this week it is the turn of the 
Preferenoe to decline. The weakness may be due in some degree 
to few sales which have been made by people who did not exchenge 
their shares for British Electric Tractions. Blackheath and Green- 
wich, amongst the lower-priced shares, show a small recovery, and 
are talked better. It is said that the company is doing much better, 
but the tip, let it be pointed out, is only a market one. London 
Electric Preference have moved up 2, and are again at a fraction 
over par. s 

In the list of “heavy "electricity supply shares there is not a 
single alteration to quote, but business, as mentioned above, is fairly 
good, and the trade moves in bota buying and selling directions, 
eo that the market keeps iu a remarkably healthy state. 

Buying orders are in a majority во far as the Mitcellaneons List 
is concerned, although quotations are practically unchanged. 
Nevertheless, General Electric Preference commanded 108, and 
India-Rubber shares 21}, both prices being over the medium. 
British Aluminium Preference, however, are weak, and have lost 
10s., while a seller of Cromptons the other day was unable to get 
more than 24, the lowest quoted price, for his shares. Willans and 
Robinson Ordinary are steady at 94, tLe dividend declaration of 
10 per cent. not affecting the price of the shares. It was generally 
expe-:ted that the 10 per cent. rate would be maintained. The 
company’s report shows a balance of £33,499, besides an amount of 
£4,804, which is set apart for depreciation. British Insulated Wire 
Debenture stock is 102 to 105. Westinghouse Preference are a 
good market at 61, ага the Deber ture stock stands at 104. 

In sympathy with the rest of the unhappy home railway market, 
Central Londons are a trifle easier, but there is no quotable change 
in the official prices. Great Northern & City Preferred “A” 
shares are a trifle harder, and the price is back again to 8}. Metro- 
politan District has slipped down to 373, but Metropolitan Con- 
golidated at 85 now stardsat the highest price of the current twelve- 
month. It is whispered that part of the Yankee group which 
controls the District Company is not averse to pursuing a course 
somewhat similar to that which they employed when they bought 
up District stcck. At all events, those who took advantage of the 
suggestion to buy Mets which we ventured to offer a little while 
ago, need be in no hurry to secure their profit. 

A cloud of dense secrecy seems to hang over the arrangements 
with regard to the coming London to Brighton Electric Company. 
Those people who thought the scheme was dead have reckoned 
without their host, for we are able to state that active survey 
work will probably be started in about a week's time, and the 3s, 
electric service to Brighton may, after all, turn into an accom- 
plisbed fact. | 

Globe Telegraph and Trust Ordinary have recovered from the 
eligbt dulness which beset them last week; but, apart from this 
improvement, and one of 10s. in Great Northern shares, the telc- 
graph list is a little dull. Anglc-Americans are, of course, weaker 
upon the flatness which prevails in New York; we say of courte, 
only because the market always puts down the stocks under such 
circumstances, although any violent movements should natarally 
assist the company’s returns. There are, however, still several 
sellers of the Preferred stock in the market, and until a few more 
thousands of Anglo “B” are placed in surer hands the price is 
not likely to recover. | 

The upward movement in Telegraph Debenture stocks makes 
further progress. Halifax aad Bermuda Cable Debentures are a 
point higher, attention having been directed to these by the appear- 
ance of the company’s report mentioned last week. West Coast of 
America 4 per cent. Debentures are better to the same small extent, 
bui there will probably come a hardening of values all round when 
money matters grow more normal, and an all-round rise of five 
pcints, or thereabouts, is quite likely. Despite the low prizes of 
Consols and kindred eccurities, there is a dearth of good 4 per cent. 
investments of the gilt-edged type, and how the telegraph depart- 


ment has stocks to meet this demand we detailed in tabulated form 
a week or two ago. 


Anglo-Argentine Trams are receiving a good deal of attention, 
and the price is better at 49. For this the dividend of 2s. per 
share declared the other day is to some extent responsible, but the 
exchangeability of the shares into others of the Preference class 
next January has been brought into prominence the last few days, 
and the rise helped thereby. There is nothing new in these terms, 
but apparently they have been overlooked, and their recognition is 
causing the shares to be favourably regarded by the public. 
London United Tramways issues are unaltered on the week, but 
buyicg orders of Perth Electric (Western Australia) 5 per cent. 
Debenture stock has put the price to 103—101. Calcutta Trams 
are 7), and the traction market as a whole is only moderately busy. 
The same remark may be applied to the telephone section, where 
prices are all the eame as they were when we last wrote. 
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SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


пеј ione 


Dividends for 
NAME, Share.) the last three years. 


Present 
ln. Sept. 17th Sept. 24th. 
Ue e 1901. 
67, 100 African Direct Tel pb, 4 Ф Debe. Ir eee eee 98 —102 98 —102 
25,000 | Amason Telegraph (л shares, Nos. 1 to 95,000 . m ^ | 3)— 4 9)— 4i 
119,700 Amason Telegra ee Nos. 1 to 1,250 Red. (es * | 70 — 80 | 70 — 80 
788,840 | Anglo-American e бй ОБ, AN 61s. | 47 — 50 | 47 — 50 
8,105,580 Do. do, 6 V Pre |. e — 6 * | 92 — 94 | 91 — 93 
3,105,580 Do. do, бз Чи д 9а. | 74— 8 71— "i 
44,000 | СЫН Telephone, Nos. 1 to 44,000 „. .. .. ... 5 Ф | 34— 4 Já— 4 
15.383.3008| Commercial Cable ie б 8 % 160 —170 [160 —170 
1,841,209 Do. Bterling 500 year 4 % Deb. Stock Red. e.. 95 — 97 95 — 97 
16,000 | Ouba Telegraph Wer 5x kh ds. cae - 4% 51— 6 | bi— 6i 
6, Do. 10 Ф Pref. e um oe ee ee ee 13 EE 14 13 тт 14 
12,991 | Direct Telegraph „ 45 2$— 34 | 24— 34 
6,000 do. 10 $ Onm, Pret... ЭР 7— 8 7 — 8 
60,7103| Direct United States Cable `- K 34% |10j— 11 |104— 11 
96,900 [Dess West India Cable, 4j A* Rog. ; Dob, within | .. [100-108 [100 —103 
0. 00 Eastern Telegraph, Ord. Stockn .. „ 7 % |124 —129 [124 —129 
1,955,565 Do. 34 Ф Pref. Stock .. .. ... 4. |90 — 93 | 90 — 93 
1,534, 600 Do. 4 Ф Mort. Deb. Stock Red. ... 5 T% 108 —111 очи 
VV » 124 — 12$ T 
330,000 e asl Deb. Ви г Stock D 107 —110 107 —110 
an uth can “Telegraph, E «4 Mort. Deb. T = 
кодоо! Nen T8 3400 4 Deb 100 .. 99 —102 | 99 —102 
290,0003) Ро. 4 * Reg. Mt. Debs. (Mauritius Bub.) 1—8,000 | 25 101 —104% |101 —104 % 
180,227 Globe Telegraph and Trat. 10 54% | 99— 99 | 94— 10 
180,049 Do. do. 6 Моа of. ad А E . ]|194— 132 131 — 138 
150,000 | Great Northern Telegraph, 15 % | 25 — 26 — 37 
70,000 |{ Halifax and Bermuda. ©, 44 ЧА КЗ Le] [99 —102 |100 —103 
U 
17,000 | Indo-Buropean Telegraph 10 Ф | 38 — 42 98 — 42 
100, 0005] London Platino-Brazilian n Telegra h, 6 % Debs. T s E oe [101 —105 [101 —105 
79,680 | Montevideo Telephone, Lia Limited, , Nos. 1 to 72,680 ... : us i- i i— i 
86,499 Do. i 5 % Pret, Nos. 1 to 86,499 AN M 1— 1 — 1 
1,983,833 | National Telephone, Pref. Stock „ 5 % | 93 — 95 | 93 — 95 
1,966,667 Do Def. Stock eee [11] eee [I1] 64 xd 55 т 57 55 T 57 
15,000 Do. 6 Ф Oum. 1st Pref. ... .. „ 6 12 — 13 12 — 13 
15,000 Do. 6 % Oum. nd Pre... .. ji 6 11 — 12 1 — 12 
950,000 Do. 5 &% Non-cum. 8rd Pref., 1 to 250,000 5 4j— 54 | 44— 53 
4. 00,0007 Do. 83 % Deb. Stock Red. Ee ii 34% | 96 — 99 | 96 — 99 
600,000 Do. 4 Deb. Stock Bed. #00 eee 4 102 —106 102 —106 
171,504 | Oriental Telephone and Elec., Nos. 1 to 171,504, fully 6 1— 1 i— 1 
100,0007| Pacific and European Tel, 4 % Guar. Deba., 1 to 1,000 ... .. | 99 —102 | 99 —102 
11, Reuter’s eee owe [TII eae eee eee 000 ceo 5 % 6j — 7 * 7 
8, Submarine Oables Trust We X3 к сй 110 —120 |110 —120 
58,000 | United River Plate Telephone ш nee ТФ 4$— 54 | 48— 52 
40,000 do 5 55 Cum. не. н 1—40,000 „ | 44— 5 1— 5 
179,947; Do. do. 5 Ф De eec ee е 101 —104 101 —104 
15,609 | West African Telegraph, Shares ... ie e| 3— 4 | 3)— 44 
80,008 West соме f of America, Nos. 1—80,000 and 5,001-—53,008 ee a i— 
150,000] Do. 4 95 Debs., N 1 gua, by Bras. Hub. Tol » | 97 —100 | 98 —101 
$87,980 Western xa Telegraph, 144, Ltd., Nos. 1—207, 990. з 7% | Wg— 124 | 112— 123 
75.000] Debs. ind series, 1900 . „ |102 —105 102 —106 as 
400,000 р. до. Deb. Btock Bed. eot eot vee 98 —101 98 —101 1007 1001 
88,821 West India and Pm ph eee ees tee eee eve | i x i тт, aes 
84,568 Do. do. do. 6 % Oum. 1st Pref. ... ses 4$— 53 | 48— bij ... 
4,669 Do. do. do. 6 Oum. 2nd Pref. eee eee o 101 3 E 


De. do do. 5 €, Debe.. Nos. 1 to 1,800 | 100! ... is 
ELECTRICITY ыыы COMPANIES. 

100,000 | Blackheath and Greenwich Dist. Electric Light, Ord. ... - ees 
00, 44% 1st Deb. Stock, Prov. Certa. 100 i 


Do. 
20,C00 Brompton А Кынщка Шо LA Bap, Oro. 20020000 5 6 % 
20,000 Do. do. Oum. Pref.... 


50.000 VERE Oross and Btrand кешу жт js 5/9 Ф 9 $ 
70,000 do. de y Oum. Pref "T TN 
40,000 Do. do. "City Олена. и ti * Cum. Pref. zu Ж 
250,000 Do. do. 4% Deb. воза Red. rr ius 
* 44,436 | *Chelsea iege Барр Ora. “ 5 6 „ 5199 14 % 
J' ^,0n9i Do. Stoch Rad " 


70,595 | City of dr не ipsa Or yr wr 110, 595.. 
1 to 40,000 


400,000; Do. Deb. Stock, Bcrip. (iss. at £115) all paid 

300,000 Do. 4 2nd Deb. Btock, Prov. Certs., all paid 
40,000 шс of Lond. & Brush Prov. 0 d ‚Ота. 1—40,000 
20,000 do. do. 40,001—60, nd 


400.0001 De 44 % Deb. Stock, е Pete (all paid) BA 
50,000 | Bdmundson's ec. Corp, Ord. Shares ы des аё 


30,000 D» = 6 95 Cum. Pref. - ss M 
,000 сонй and Knights ectzic, Ord. 
11000 ply Corporation pos peo eei " n ! 
, N Blectric ba 1 оп, sis sèi 
49,840 Do. iid do. 6 P Pref. 
450000] Ро. ч 4%, 1st Mt. Db. Stock Rd. A 
160,000 | Metropolitan Electric Варріу, 1! to 100,000 10 5 6 % | 613; 
220,0007 Do 4} Mortgage Debentare Btook |... |... : 
350,000; Do. 34% Mort. Deb. Btock Red. . |Btock| ... 
10,852 | Notting Hill Electric Lighting e^ эмы, tented 
40,000 | Bt. James's and Pali Electric Light, Ord. .. iis 
20,000 Do, do. 7 Y Prof., 20,081 to 40,080 
150,000: Do. do. 8j Deb. Btock Bed. coe soe 
12,000 | Smithfield Market Blect. Supply, oT взг es 
66, 3 4 Deb. ose eee Trl 
e5, "0 South London Blectricity see eee aet b oes eee T 
110,000 | Westrainster Blectric Supp!v, Wb. чес sane | b ” % 1% pa% 
28,141 Do. do. 5 * Cum. Pref. vis Я 5 . d A 


t Quotations on Liverpool Stock Ezebange. 
1 Dividends paid in deferred share warrants, profits heine Bad na sanitas- 
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SHARE LIST ОР ELEOTRIOAL COMPANIES. Cmimi 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 
Quotation 
„ NAME. . Bept. Ian. 
20,000 | British Aluminium 7 Ф Cum. Pret. . s са a 
00. Do. do. 5 & In Mort. Deb. Stoch Red. 1 
100,000 | British Blectric Traction 2 n 10| 8 3 % 9 * 9.95 124— 134 
100,000 Do. do. Cum. Pref. bsi 10 svi 123— 13 
«00,000! Do. do. 5 аа Debentare 6 ‚.. Stock 125 16 
100,000 | British Insulated Wire Ord. we | 5 20 % 15 % 10 * 7i— E 
100,000 To, do. FY Sum. Pref Е 5 %— 
50,000 Do. do. 41 % 1st Mort. Deb. Red. .. |10), eal 102 —1⁰5 
60,0uu | Browett, 205 & Co. (1599), Ord. M % 4b]. 3 5 * | 138. to 15s. 
50,000 69, Cum. Prei. EI .. | 6 ... | 16/6 to 17/0 
105,731 | Brash Elecl. 1 „ Ord, 1 to 106,731 is ed 8| 589 5 Nil 1— 12 
150,000 ; o. Non-cum, 6 % Pref... — e 2| 6 6 8 * | 4— 1 
125,0001 Do. do. 44 А Deb. Btock ees ҮТ Stock ves eee .00 100 —103 
125.0001 Do. do. 44 5 Deb. Stock : see Stock 93 T 98 
35,000 | Oallender's Oable Construction к ш 6 e| 5|15 X 15 4 30 6| 153— 163 
40.000 Do. do. 595 Cum. Pref. acl]. v e D owe . | 52— 6 
arent Do. do. 41 % 1st Mort. Deb. Bock Red „. |Btock| .. | .. | . [109 —113 
1. 860,014 Central London Railway, Ord. Stock ы .. |Btock| .. РА 4 95/1103 —106 
404,003 Do. do. 49% Pref. Stoch уш .. |Віоск| .. T 4 91105 —108 
404,003 Do. do. Def. do. .. EM Stock e 4 41103 —106 
1,350,000 | Oity and Bouth London Railway Е . Stock 17%] 14%) 2 72 — 74 
55,000 | Orompton & Oo., Nos. r to 85,000 xe ds : 8| 74% 8 $1 7% 21— 3 
Do. 5 1st Mort. Reg. Debe., 1 to 900 0 2 aa 
100,000; £100, and 901 to 11,000 of £50 red T "S . {101 —106 951101 —106 96 
99,261 | Edison & Rwan Utd. El. Let., “ А” shares, £3 pd. 1 to 99,261 516 23 ies i— 
17.139 Do. do. do. “А” Shares, 01—017,139 b| 6 21 баг 14— 2 
$44,0232 Do do do. 4% Deb. Stock Red 100 wes dus " 74 — 78 
100,000 Do. do 5% 2nd Deb. Stock Prov. a all pd. 100 а ау isi 78 — 83 
112,100 | Eloctric Construction, 1 to 112,100 sive 2 6% бы 6% 11— 2 
31,890 Do do 1 Cum. Pref., 1 to S1 890. ess Я |... “as - 2 3 
aa, 500 Do do. Perp. 1st Mort. Deb. Btock Btock| .. 99 —102 
25,000 | General Elec. Co. (1900) 5 Cum. Pref. 2 .. «| 10 5 Y 5 %| 10 — 104 
«0 3,000 Do. do. 4% Mort. Deb vus .. |Btock| ... 4 . 1100 — 103 
$5,000 | Henley's (W. T) Telegraph Works, Ord. .. M ‘es 5 | 15 20 20 | 16 — 17 
835,000 Do. do. 43 Y Prei 6| 44 4% aes 58 
48,050 Do. ae do. 4$ Mort. Deb. Stock. a as 109 —113 
50,000 | India-Rabber, чагы апа Telegraph Works ..| 10| 10 Y 10 = .. 201— 214 | 
200, 000 Do do. 47, 1st Mort. Ded. | 100 100 —103 | 
97, 500 |tLiverpool Overhead йш зау. Ord. ... © „| 10 x si% 14% 48— 44 
10, ,000 ! Do. do. Pref., £10 paid [n eee 10 9$— 103 
7.500 | Parker (Thomas), Limited, Ord., Nos. 1 to 7,800... — . 10| .. 144—154 
§Rosling & Fynn 6 % Cum. pre. s А e | 21 |... 6 19/0 to 20/0 
37,950 Telegraph бошча and Maintenance ... . | 12] 15 171 20 Ф! 38 — 41 
t50, 0001 Do. 4 95 Deb. Bds. Nos. 1 to 1,500 Red. 1909 * | 100 wae 102 —105 
| 440 ,0007;, Waterloo and City Railway, Ord. Rtook 100 | 8% $ Ф 3 Ф £0 — 93 
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BRITISH ASSOCIATION, BELFAST, 1902. 


IN our last issue we dealt briefly with the presidential address of 
Prof. James Dewar, and also with some of the pointe raised in that 
delivered in Section G by Prof. John Perry. Some further com- 
ments on Prof. Perry's very enthusiastic statements will not be 
out of place in view of the importance of the matters brought 
forward. The address had much of sound sense in it. If we under- 
stand Prof. Perry aright, he would not debar & man, who did not 
understand horse breeding, from riding А horse. Similarly, he recog- 
nises that we cannot all be Maxwells, but he would not bar us from 
the use of mathematics as a tool because we cannot know all about it. 
The mere mathematician would have the engineer know all about 
mathematics, and the engineer must then superadd engineering. 
This is illiberal. Engineers allow mathematicians to ride in trains 
and electric cars, though they may not know the difference between a 
commutator and a slide bar. Prof. Perry has no praise for the 
elaborate steam engine of the college laboratory, which is fearfally 
and wonderfully made, is compound, triple, jacketed, reheated, 
simple, or superheated in а variety RU area and combina- 
tions sufficient to damn all experimental results that it may give. 
Such an engine may perhaps be studied by a student, who will never 
see such another, and it will unfit him for real steam engines. The 
Professor would stick to actualities; the actual engine is good enough 
to test, an old screw jack is good enough to deduce efficiencies 
from. 

It is a little refreshing to find a man like Prof. Perry, who is not 
bowing down to the fetish of German methods of education. He 
would prefer our English methods to be English, not German, and 
he is right. The English pecple have not been led along tbe road 
to success by abstract principles, or abstract methods of reasoning, 
so much as have other peoples. We have learned through trial and 
error. Perhaps it is this very metbod that has made England what 
she is. Our temperament is of the sort which tries, perhaps fails, 
and tries again; in time comes sucoess. 

Trying is, in itself, no bad tbing. Asa nation we have tried often 
enough, after being apparently beaten, and have incurred Con- 
tinental contempt for our folly. Educated Germans had no difficnlty 
any time the last two or three years in showing our hopeless case, 
but we have muddled through. We don't want always to be 
muddling through, and as a nation we should endeavour to be better 
educated ; but let it be education that we secure, and not merely 
ivformation of the Hochschule type. Prof. Perry has faith in our 
race, because he evidently thinks the race has common sense. It is, 
perhaps, due to common sense that the people of Great Britain have 
never been led by the nose by a corrupt press along paths of error, 
after the manner of the highly trained foreigner. 

As Prof. Perry says, when England does take hold of a business 
in earnest, she goes through with it thoronghly. She has not yet 
seriously taken in band education on modern lines, but when she 
does it will be thoroughly, and it will be English and practical. 

In Section A, Prof. Purser’s presidential address consisted of a 
sketch of the Irish School of Mathematics and Physica. 

The following is a list of the papers of more or less direct elec- 
trical interest which came before one or other of the sections :— 


H. A. Humphrey—“ Recent Progress in Large Gas Engines.“ 

Hon. C. A. Parsons—*' Steam Turbines.” 

Report of the Committee on Road Traction. 

J. Brown, F.H.8.—'*' An All Stations Express." 

F, J. Dick Water-Power in Ireland." 

J. E, Kingsbury—'' The Future of the Telephone in the United Kingdom.“ 

F. Holden—" A New Magnetic Testing Instrument." 

Prof. E. Wilson —'* Alloys of Aluminium." 

M. B, Field Some Electrical Instruments.” 

Joint discussion of Sections G and Lon the Training of Engineers. 

Joint discussion of Sections A апа L (Educational) on the report on “The 
Teaching of Mathematica." , 

W. H. Booth“ Combustion of Bituminous Fuel.“ 

J. S. Raworth—" The Prevention of Smoke.“ 

W. Н Booth —“ The Solignac Boiler.“ 

Н. A. Mavor—“ The Making of a Dynamo." 

H. E. Wiinpers—'* A preliminery note on Gas Engine Explosions,” 

Hon, R. P. Porter—** Municipal Trading." 

P. A-hley, M. A.— Municipal Policy and State Control.“ 

J. E. Petavel Some Experiments on Radiation and Absorption: a Pre- 
liminary Stady for a Standard of Light." 


Lord Kelvin, F. K. 8.— Animal Thermostat.“ 
Dr. J. Larmor, Bec. R. S. On the Application of the Method of Entropy to 


Kadiaut Energy.“ 
Dr. J. Larmor, Sec.R.S.-- The Relation of Voltaic Potential to Tempera- 


ture.“ 

Report of the Committee on Electrical Standards. 

Prof. E. Wilson, F. R. S. —“ Magnetic Detectors in Space Telegraphy.“ 

Prof. G. M. Mincbin, F. R. 8S.— A New Receiver for Hertzian Osciliations.'' 

Dr. E. W. Marchant—" A Graphical Method of Determining the Discharge of 
a Condenser through a Variable Self-induction.” 

H. F. Nalder- Seamless Aluminium Tube.” 

J. Butier-Burke—“ Luminosity and the Kinetic Theory." 

Prof. J. Perry —'' A pote on Gas Engine Explosions.” 

Mr. Holroyd-tinith- "The Importance of Minor Details in Engineering 
Work.“ 

W. Taylor“ The Science of the Workshop.“ 

Prof. S. P. Thompson —" Оп the Specific Utilisation of Materials in Dynamo 


Construction." 
Report of the Committee on Electrical Standards. . 
Prof. J. Chunder Bose Electric Response in Animal, Vegetable, and 


Metal 


On the evening of Friday, September 12th, a lecture on “ Bec- 
querel Rays and Radio-activity " was delivered by Prof. Thomson, 
of Cambridge, who traced the history of their discovery, and showed, 
finally, how all manner of objecte—the leaves of trees, for 
example— were radio-active, so that there was hardly a piece of 
the earth's surface that did not contain some radio-active material. 
The Professor was particularly interesting in his reference to the snb- 

how portions were continually becoming 


stance “ thorium,” showi 
active, whilst active portions were as continually becoming dead. 


The difficulty of lecturing on such a subject is very great. Very 
few of the crush present had an expert knowledge of the subject. 

The Hon. C. A. Parsons’s paper on Steam Turbines,” read in 
Section G, and abstracted below, was well illustrated with photo- 
graphs of turbine vessels and installations, and some beautiful 
photographs of cavitation effecta. 

Mr. J. Brown, F.R.S, explained his wor model of “all 
stations fast train with pick-up and slip cars, and he also showed a 
new elastic or spring spoke-wheel for road vehicles, which struck us 
as somewhat complicated and dust-producing. 

Mr. Dick's paper on " Water Power in Ireland" was to the 
effect that this did not exist to such a large extent as is popularly 
supposed. 

ere was also presented to Section G the report of the Committee 
on the Resistance of Road Vehicles to Traction, which is too long 
to reproduce, but to which we hope to make further reference. 


THE SMOKELESS COMBUSTION OF BITUMINOUS 
FUELS. 


By W. Н. Воотн, M.Am.Boc.C.E. 
(Abstract of paper read before Section G.) 


ENGINEERS are taught at college that combustion can only take 
place in the presence of a sofficient supply of oxygen at a sufficiently 
high temperature. 

An ordinary class-room experiment is to surround a candle flame 
with a coil of wire which abstracts heat so rapidly from the flame 
as to cause combustion to cease, and the flame is extinguished. This 
experiment contains the whole secret of combustion. 

When engineers go out into the world, they find that the burning 
of coal and generation of steam are carried out upon lines which 
are quite opposed to the principles they were taught at college, and 
more upon the lines of the refrigerated candle flame experiment. 
They become aware that the daily practice of steam raising, while 
opposed to theory, is very far from good, and they are told that it 
is ul possible to burn bituminous fuel except with evolution of 
smoke. 

Most engineers acquiesce in this very lamentable state of 
&ffairs, And are the more inclined to do so, because, where teachers 
of engineering have been responsible for boiler arrangements, they 
are unable to find that these present sny differences from the 
common herd. The modern steam boiler is, in fact, quite as 
primitive as a common pan set directly upon a fire to boil. Au 
African savage, with a gourd as his pot, places this to boil just as 
scientifically as do our professors of engineering place boilers. The 
modern boiler maker merely sells boilers, The consulting engineer, 
who ought to order their setting, accepts the methods of tbe savage, 
the impossibility of which, in respect of good results, he hastaught, 
or has been taught at college, but has not comprehended. 

There are certain fuels which burn in situ. No flame is produced. 
They waste away when exposed to air, and the wasting surface 
becomes brilliantly incandescent. Such fuels are wood, charcoal, 
coke, or anthracite coal. 

Because of this peculiar manner of combustion, such fuels may be 
burned directly below heat sbsorbing surfaces, and combustion will 
be very perfect, but even with fuels of this description, a certain 
mingling into one stream of all the products of a бге may be of 
advantage, because such a fire may be of uneven thickness, and, in 
places, may admit too much air, that will serve to burn the carbonic 
oxide that has been formed where the fire is too thick. 

In other forms of fuel known as the bituminous and semi- 
bituminous coals, which contain hydrocarbons, the problem 
of industrial combustion is more difficult. In the first 
place a bituminous coal passes through two distinct processes when 
burning: first the hydrocarbons, which are volatile, are distilled off 
by the heat of the bed of partially consumed fuel into which the 
fresh coal is thrown. The hydrocarbon gases will burn with a flame 
of greater or less length if raised to a sufficient temperature with a 
suitable amount of oxygen. While they are being distilled they 
absorb so much heat that the solid carbon, from out of which they 
are driven by the heat, does not itself ignite. Its temperature is 
kept too low for combustion. When the hydrocarbons have been 
evaporated, the solid carbon begins to acquire heat from its position 
on the hot fire below and soon it acquires the temperature of combus- 
tion and begins to combine with the oxygen passing by and to glow 
with its own incandescence. Its future behaviour is simply trat of 
the solid carbons tirst named. 

Engineers are more concerned with the behaviour of the hydro- 
carbons. These, as explained, burn with a flame of greater or lees 
length according to character and temperature. 

Thus certain Welsh coals of a so-called smokeless variety burn 
with a short flame. This flame is short because the hydrocarbons, 
whose combustion causes the flame, are burned in a short apace. 
Hence it is that, even when the boiler is placed near to the fire 
surface, these coals will often burn without smoke. 

The long flaming bituminous coals give off hydrocarbons, either of 
such large volume or peculiar constitution that they require much 
greater space in which to complete their combustion. It is essential 
tbat this space should be of such a nature as to its surroundings, 
thatthe temperature of the burning gases shall be kept sufficient 
to ensure continuous and perfect conbustion. If this be not done 


tue hydrogen may, perhaps, burn, but the carbonaceous partides vl 


be separated out in the flocculent form as soot. — 
robable that the worse the condition, the longer will be the 
e up to a certain point; that is to say, if the cooling effect is 
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moderate, 80 as not to extinguish the flame altogether, this may con- 
tinue many feet, but it the cooling is rapid, as when the gases are 
sent directly from the furnace between cold water tubes, the flame 
will be at once extinguished. Where the furnace is entirely of a 
non-heat absorbing nature, the combustion will be rapid and the 
flame will be reduced in length. 

It seems probable that about one-fourth only of the total 
heat capacity is secured at the grate and the remaining 
three-fourths along the total path of combustion, and this path 
must not be cooled below the temperature proper to combustion, or 
there will be smoke and loss. 

If the various boiler settings adopted in practice be examined, it 
will be found that very scant attention bas been paid to the ques- 
tion of the continued combustion of the bituminous fuels beyond the 
grate. Internally-fired boilers are well arranged as regards the 
form of furnace, and the direction of flow of the gases over the 
length of the fire. Mixture of the gases is well provided for, and 
space is provided for their continued combustion beyond the bridge, 
but the arch of the furnace is water cooled, and the internally- 
fired hoiler is thereby brought down from an easy smokelessness to 
a critical position of being smokeless or the reverse, according as 
the condition of the draught and the fire may decide. As though 
to render the critical position one of certain smokiness, boiler 
makers have long persisted in placing water pipes across the flue 
tubes. These bafile and extinguish the flames, and have never yet 
been shown to have a good effect even on evaporation. As a fact, 
they are worse than useless in this respect, and an incentive to 
smoke production, their evil effect being well seen by comparing 
the condition of the flues in Lancashire boilers with and without 
these useless encumbrances. 

There is considerable difficulty in lining the furnace of a Lanca- 
shire or other internally-fired boiler with fire-brick so that the 
water-cooling effect may be prevented, because the lining would so 
much reduce the furnace diameter. This, however, should prove 
successful. \ | 

The simple form of water-tube boiler, consisting of а number of 
inclined tubes, is set directly over the fire-grate. From every square 
inch of the grate surface the gases of combustion rise vertically 
upwards, proceed at once between the tubes, and combustion is 
promptly extinguished. Here, even if given draught and a sufficient 
total air supply, smoke is inevitable. First, there ie no general 
sweeping action of the gases over the whole grate area, and there 
can be no mixing of volumes containing too much air with volumes 
containing too little. This is the fault of all boiler furnaces where 
the gases rise vertically from the grate. In the short distance from 
grate to water tubes, even a short flaming Welsh coal will not 
always sufficiently complete its combustion as not to smoke. 

Yet the ordinary water-tube boiler lends itself exceedingly well 
to a smokeless setting. In tbe first place, the grate requires to be 
arched over with a fire-brick arch occupying the place of the lower 
row of tubes. The boiler itself requires to be raised about 4 ft. 
higher than the usual position, and the gaseous products of the 
furnace having been compelled to sweep over the length of the fire, 
are turned back under a second arch which springs forward from the 
back wall of the furnace and a large combustion chamber is thus 
formed, entirely surrounded by fire-brick lining, whence the now 
perfectly burned gases escape to the water tubes. Admission of air 
above the fire appears to be essential, as was pointed out by Wye 
Williams years ago. Thus the water-tube boiler, hopelessly smoky 
in its usually accepted form, can more easily be made certainly 
smokeless than can the usual forms of internally fired boilers. 

The usualform of water-tube boiler and its setting, so blindly 
adopted by electrical engineers, bad its origin in the anthracite 
burning localities of the United States. Pennsylvania anthracite is 
so entirely carbon that it will produce no smoke under any con- 
ditions. In another form of American water-tube boiler, which is 
an outcome of more Westerly or soft coal areas, the setting is 
different, and involves more or less fully the conditions above 
described as necessary. This shows the influence of environment, 
while the failure here of the anthracite mode of boiler setting again 
points to the absurdity of attempting to employ American methods 
outside America, without proper consideration of the facts involved. 
The smoke nuisance from water-tube boilers has been so great that the 
fault has been laid on the principle of water tubes, whereas it is 
simply a fault of improper brick settings. 

The small tube boiler may be similarly considered. Here again 
is ordinarily found a large fire grate from which the gases rige 
directly amongst the tubes. The furnaceis approximately triangular 
in cross-section, the grate forming the base and the two sides being 
formed by the slopirg walls of cold-water tubes. Such a boiler 
must inevitably produce smoke, for there is no mixture of gases and 
no attempt to conserve temperature to the period of total com- 
bustion. | 

In the boiler of Mr. Jas. Weir, without any increase in the 
breadth of the boiler at the ordinarily widest part—the grate 
level—the tubes have been differently spread so as to form the 
usual triangular furnace by means of a single row of tubes only, and 
between this wall of tubes and the main body of tubes, space is 
formed to give a fairly commodious combustion chamber. Both 
the walls of single tubes and the first rows of the main body of tubes 
are enveloped in fireclay blocks in order that the boundaries of 
both furnace and combustion chamber shall be of non-heat absorb- 
ing material. The gases which rise from the furnace have to pass 
over the top edge of the furnace wall in order to enter the com bus- 
tion chamber in which their flow is downward, eo that they may 
escape among the tubes by passing below the edge of the second 
fire brick wall. The products of combustion are then doubled back 
on themselves in entering the combustion chamber, and & mixing 
action is secured similar to that in the long furnace of the inter- 
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nally fired boiler; the correctness of the principle is demon- 
strated by the smokelessness of the Weir boiler, and it is very 
interesting to watch througb the sight holes provided for the pur- 
pose the clearing effect of the above-fire air admission. 

Smoke represents loss of fuel, but in the ordinary boiler furnace 
its prevention can only be? secured by the employment of so great 
an excess of air that loss ensues, and usually the best results are 
obtained from a boiler when smoke isallowed. With arefractory lined 
furnace a high temperature is secured, and the flame of bituminous 
coal is shortened, so that even the long-flaming coals appear to 
complete their combustion within a few feet of the fire. 

. Where a bituminous coal is seen to produce flames extending 60 
or 80 ft. round the flues of a Lancashire boiler, this must not be 
taken to indicate the impossibility of smokelessly burning such 
coals in a proper furnace and combustion chamber of comparativel 
short length. The very long flame simply indicates that the cool- 
ing effect of the boiler plates has served to prolong the flames, but 
has not been sufficient to cool them to the point of extinction. 
Higher temperature would shorten the period of combustion. 

The general correctness of the principles enunciated is exem- 
plified in the locomotive. Though surrounded with cold plates, 
the sharp draught of the locomotive boiler causes the production of 
a high fire-box temperature, but the gases from the grate pass so 
directly into the cold tubes that the locomotive form of furnace is a 
very smoky one. 

But an arch of firebrick is thrown across the box from side to side, 
springing from the tube plate below the loweat tubes, and compelling 
all the producta from the grate to travel round the higher edge of the 
arch, meeting a stream of fresh air entering at the door and com- 
pleting combustion in the upper half of the fire-box. The path to 
the cold tubes has been greatly lengthened by the arch, and the 
gases have been made to travel together and mix with air; the 
result is more perfect combustion, and a well-managed locomotive 
does not smoke when running under draught. 

Though for years all this evidence has been before engineers, it 
has apparently had no effect with the boiler arrangements of almost 
all modern power stations. First, the badly set boiler is laid down, 
then follows the period of smoke and fines, and the aid of 
mechanical stokers, of steam blowers, and other palliatives is sought 
in mitigation of the evil. Some of these things introduce other 
evils, notably loss of economy, as noted above. Others, as 
mechanical stokers, which might be very successful under properly 
tet boilers, fail under badly set boilers, and gain a bad reputation 
undeservedly. 

The whole trouble is, of course, in faulty initial design. The 
one object of modern practice seems to be the crowding of heating 
surface closely upon the fire, to the entire neglect of the production 
of the heat it is sought to utilise. 

If the many unsuccessful attempts to prevent smoke when 
burning bituminous coals be examined, it will be found that they 
fail on the point of temperature. Air &dmission and the mixture 
of the furnace gases has been frequently tried, but has failed wholly 
or partially because of lack of temperature. Forced draught has 
more or less remedied many cases, because it has helped to create 
more heat per unit of furnace volume. | 

Masses of incandescent brick have effected partial remedy, 
because they bave assisted to transfer heat from periods of ample 
temperature to periods of insufficient temperature. Mixture of the 
gases to be burned with air, a sufficient temperature, and an 
unimpeded space for combustion to complete itself, appear to be 
the essentials. The first is neglected where the gases rise vertically 
from the grate, though the error can be subsequently rectifled. 
The second can only be secured by keeping the burning gas from 
contact with heat absorbing surface for a sufficient time to enable 
combustion to become sufficiently complete.  'The third is what is 
neglected in all cases where heat-absorbing surface is brought too 
near the grate, and is exemplified in the cross tubes of the 
Lancashire boiler, the fire tubes of the locomotive when the brick 
xd is absent, and the water-tubes of all improperly set water-tube 
boilers. 

Unless such conditions are fulfilled the smokeless combustion of 
bituminous coal cannot be economically and certainly carried out. 
With these conditions fultilled, smokelessness is certain. Bitu- 
minous fuel has a higher calorific capacity than anthracite where 
the proportion of ash is alike, and it will give a calorific effect just 
in proportion to its composition, but on account of the heat absorp- 
tion of its volatile half the grate or actual solid fire temperature 
may be less than half that given by anthracite, while the locus of 
heat production will be extended to the lengtb of the flame. In 
fine, there is nothing in smoke prevention that justifies the frequent 
assertion of its impossibility, and it is lamentable that at this late 
hour engineers and teachers of engineers should stultify their teach- 
ing by practising the opposite from what they teach or are taught, 
in disregard of the obvious scientific principles that underlie the 
processes of combustion. ` 


THE PROGRESS OF THE STEAM TURBINE. 
By the Hon. C. A. Parsons. 


(Abstract of Paper read before Section G.) 


To-pay I propose to review the progress and the present position 
of the ste&m turbine both for land and marine work, and to con- 
eider how far it bas actually established ite position as a rival of the 


Teciprocating engine. 


The compound turbine commenced to be used in this country in 
1884 for driving dynamos; by 1890 about 360 such plants had been 
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set to work, in size from 4 н.р. to 120 fl. p., the total aggregate at 
this date being 5,000 н.р. ; by 1896, 600 turbo plants had been sold, 
the total aggregate at that date being 40,000 K. ., and the largest 
individual plant of 600 н.р. 

At the present time 800 turbo plants have been sold, aggregating 
200,000 H.P., tbe largest being of 3,000 н.р. On the Continent, 
Messrs. Brown, Boveri & Co., of Baden, Switzerland, took up the 
manufacture of compound turbines in 1900, and have sold 20 plants, 
with an aggregate of 29,000 н.р., the largest beiug of 5,000 E. P. 

The British Westinghouse Company has lately contracted with 
the Metropolitan and District Railway Company for the supply of 
10 turbo-alternators of 5,000 m.P, and several planta of moderate 
size have aleo been built by the Westinghouse Machine Company, 
at Pittsburg. The total aggregate of turbines at work and on order, 
of the compound parallel flow type, for generating electricity, in 
England and on the Continent and elsewhere, is now not far short 
of 300,000 нр. 

The economic resulta of the steam turbine for the generation of 
electricity have compared favourably. with those of the reciprocat- 
ing engine; the steam consumption is generally less, and the 
running costs, notably the upkeep, expenditure on oil and attend- 
ance, are also less. There is also generally a considerable saving in 
the first cost of the plant, the housing and foundations. 

The lowest steam consumption so far recorded has been 17 3 lbs. 
per K.w.-hour, with a 1,000-K w. continuous current plant, one of 
several built for the Newcastle and District Electric Lighting 
Company; this figure corresponds to about 10°2 lbs. of steam per 
І.Н P.-hour. There seems to be no doubt that still lower steam con- 
sumptions per horse-power hour will be reached in turbines of large 
size working with superheated steam and a good vacuum. 

Several turbine plants have been tested after being at work fora 
considerable time in order to ascertain if any increase of steam con- 
sumption occurred with age, and in all cases no observable increase 
could be detected. 

The adoption of the steam turbine system of propulsion in vessels 
of large size, such as Atlantic liners, cruisers and battleshipe, will 
be attended with very considerable advantage, more so than in the 

„ case of smaller vessels, for the large turbines that would be suitable 


for such vessels would be cheaper to build, lighter in weight, and 


occupy less space ip proportion to power. The design of such large 
turbines presents no difficulties beyond those tbat have already been 
successfully disposed of in the case of smaller vessels, and the 
greater size facilitates the introduction of important refinements 
for reducing the coal consumption to the greatest possible extent. 


THE APPLICATION OF ELECTRIC POWER IN 
THE IRON AND STEEL INDUSTRIES.* 


By D. SELBY-BIGGE (Newcastle-on-Tyne). 
(Continued from page 521.) 


Cost OF PRODUCTION. 


The author has frequently been asked another very obvious and 
reasonable question, viz., what is the cost of production should we 
adopt an electric plant in our works? In answer to this, the author 
has drawn upon a number of cases of different kinds and in different 
parts of the country, showing the rate at which the works owner can 
generate his own electricity. These figures are taken from actual 
examples of every-day working, and are not in апу way test 
figures taken for the purpose of this paper. Taking these figures 
as а basis, it is an easy matter for a works owner, once baving 
ascertained the total borse-power which will be involved in the 
driving and lighting of the entire works, to see for himself at 
what expenditure per annum he can run his works upon the new 


system. 
Cost oF ELECTRICITY DELEVERED ON SWITCHBOARD. 


Test of 1894 hours, November 17th to 23rd, 1901, Britannia Works. 
Mean current (amperes) ... 3,464 


Mean pressure (volta) 125 

Mean power (watts) . 433,000 

Mean electric horse-power 580 42 

Board of Trade units  .... 60,403 

Weight of steam per B.T.U. 27 52 lbs. 

Weight of coal per B. T. U. T 3 04 Ibs. 

Cost per B.T.U. Cost per week. 

Coal 3:04 lbs. at 11s. 6d. per ton gis 0:187 £47 4 0 
. Water 27:52 lbs. at 34d. per 1,000 gallons 000963 2 8 6 

Stores iv is i " 0 00995 210 0 

Wages 006625 16 13 3 

Repairs* 0:0159 400 
. Buperintendence 0:01192 3 00 

9 


0:30065d. £75 15 


od 


Net cost per B. T. v. 


Interest and depreciation on £15,000 at 


10 per cent. per annum is 
Includes labour of keeping 184 arc lau 


0:099d. per unit. 


is in repair. 


° Paper read before the Iron and Steel Institute at Düsseldorf, 
Beptember, 1902. 


Совт РЕВ E.H P. РЕВ Hovn. 


* 


Coal 2:27 Ibe. at 11s. 6d. per ton... M 0:1395 
Water 20:53 Ibe. at 34d. per 1,000 gallons 0 00718 
Stores $e m m NS 825 0:0074 
Wages : ... 985 p — 0 0494 
Repair . 001185 
Superintendence ... — 988 - ... 0°0089 
0˙22423d. 


Mean 1. H. p. at 75 per cent. efficiency, 773. Coal per 1. k. P.-br., 
1705 lbs. Water per 1. H. p.-hr., 15:4 lbs. 


The author is indebted to Messrs. Richardsons, Westgarth & Co., 
Limited, West Hartlepool, for the following information on the 
subject of the economy effected by the introduction of electric driving 
into their works. The following is a rough summary of the changes 
which have been effected :— 

These works were formerly driven by about 13 small and 
uneconomical steam engines scattered about in different places, the 
maximum aggregate I.H.P. of which would approximately be, say, 
300 to 400. 

Steam for these engines was furnished by a battery of 12 boilers, 
and the coal consumption for the driving of the works was approxi- 
mately 100 tons of coal per week. 

Five years ago the driving arrangement of the works was rc- 
modelled by the substitution of electric motors for the various 
engines, a power house being built in a central position, and 
equipped with two boilers each 15 ft. by 10 ft, two dynamos, 
each of about 400 1. H. P., and one small machine of about 120 n.r. 

The tools throughout the works are now giving an output of at least 
30 per cent. in excess of what it used to be, and are using 50 to 
60 tons of coal per week in the generating station boilers. 

The above facts speak for themselves with regard to the economies 
which have been brought about by the introduction of electric driving 
into the works. 

The machinery throughout was constructed by Brown, Boveri and 
Co., and 18 of the three-phase alternating current type. 

The cost of renewal and repairs over the period during which the 
machinery has been running (five years) bas been extremely small, 
certainly not 1 per cent. of the value of the installation. 

The managing director of a large engine works informed the author 
that they are now running their works on 74 tons of coal per day, 
and are employing 800 men. Their works consist of four distinct 
yards, all yards are driven from one central station, and in the old 
method a boiler would have to be placed in each department, or else 
loug lines of wasteful steam pipe. Their cost of production, includ- 
ing interest and depreciation on capital, is 0 46 of a penny per unit. 

At a shipyard on tbe north-east coast, using only 114 H.P., the 
cost of production of electricity bas been found to be only 06 of a 
penny per electrical horse-power per bour, this figure including all 
charges, interest and depreciation. 

At another shipyard on the north-east coast the substitution of 
electricity for steam driving shows a saving of 434 per cent. The 


figures аге as follows :— 
Cost of Power per £ Wages Paid. 


CoaL AND Gas. ELECTRICITY. 

May 2, 1893, to April 24, 1894. | April 30, 1900, to April 30, 1901. 
Wages js 464,885 Wages ... £126,700 
Cost of power. 2,337 Cost of power ... 2,578 
= 8'66d. per £ wages paid. =4°88d. per £ wages paid. 


Taking the case of another shipyard which was previously driven 
by gas engines, the author has received the following particulars :— 
We have no hesitation in say ing that we are getting at least 30 per 
cent. nore power out of our machines since we adopted electric 
power instead of the gas engines we used before. 

“ As far as the cost per B.T. unit goes, we have lately had readings 
taken, and find that last year's works out at about O'S of a penny; 
this is taking into consideration the depreciation on our plant, 
interest on capital, repairs, and in fact everything which we can 
possibly put down against this account.” 

The average output would not exceed 250 to 300 R. P. | 

The author is indebted to the managing director of another large 
shipyard in the North of England for the following statement :— 
* Some years ago, just about the time when we first introduced elec- 
trically-driven machines, we put in new boilers in place of the old 
ones, and while it must be remembered that the new boilers are 
more efficient than the old ones, I would say in general terms that 
our coal consumption has been reduced by some 40 per cent., 
althougb the amount of machines driven electrically is now greater 
than those which were formerly driven by steam, and consequently 
the reduction may be even greater than the percentage I mention 
above." 

In a letter the author bas received from Colonel R. E. Crompton, 
he states :—'' In our own works, which are on a somewhat extended 
scale, the substitution of electric driving for the old shafting system 
has approximately halved our bill for power ; in fact, the whole of 
the driving of the works and tools for about 1,300 men is practically 
supplied by one 120-Kw. set fully loaded, and it is only when we 
are testing tbat we bave to run two sets of thissize, whereas by the 
old system we should have had to run two 200-H ». engines con- 
tinuously.” 

Another very interesting case, which although not in full opera- 
tion as yet, i ahows conclusively the enormous advantages to 
be derived byidriving works from their. own central power station 
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| Motor Tests. 
RN ty ie Al doo a a ee а оса ооа адд 
| Work d | | | wee. 
pater . n. r. absorbed by · „ЕР 8 8 
Designation of machine. А а e jeden. ое ва motor with aachie | absorbed v8 5 z Remarks. 
| ; | running light. | load on. 2 8 g a 
Maximum. Average. | | 8 
— — ——— - ca dd eve rs ШОШ шз ——— ЕБ EIOS ra TI ширке eg ade PII DEUS 
Large plate edge 35' x 1”. E i" or 1" plate. | 14 75 | 24-5 30 Cut 05“ thick on 1" plate 4 long at time 
| | of test. 
planer. | 
| - | | This machine took 29:5 ир. to reverse. 
Small plate edge 15' x 4“ , &" to 4“ plate. 6:33 201 25 Cutting 1" plate 22" long. 
planer. | ШЕ, ' | 21 H P. to reverse. 
Plate straightening 4 6x 4' 6” 186“ 107 x $” to 15" x 45 61 | ... 10“ x à" plate. 
folis: | 2" 161 7 Plate 4 square by 1,3,” thick. 
14 15 Same plate on slow speed. 
| This machine took 19 1 Е.Н Р. to reverse. 
Cold ват  .. .. 16" x 6” girder About 12" X 6" ... 1°45 26 7 Cutting 12" x 34° x 4° channel. Saw 
| | , fitted with friction gear for feed, 
| | , which prevents a heavy load. 
Punch shears & angle 12" shear, 30 plate | 3°85 | 60 10 “ hole, 2” plate. 25 to шір. 
cutter. 18 hole, ;' . i" hole, $” plate | 8:85 wis К hole, 2" p late. 20 to min. 
| 5315 M hearing io” xi plate. 
| 49 2. Cutting 3” x 3“ X 5“ angles. 
Large ending machine Knives 221" long sis 1:88 | 15:49 15 | Ending 20" x 74" girder, J web, 1" flange. 
Straightener & angle | Angles and small T 1:53 | 11:55 10 8 34” x 33“ X angle (momen- 
cutter. bars. | ' tary load). 
: 615 |... | Straightening 6" x 6" angle piece. 
Shafting driving six ' 1" holes ET g” 37 T5 8 All віх drills at work. 2" holes in girder 
radial drills. | | steel. 
Large straightener .. . 1 20" x 74" girders | 12" x 6" girders 3:96 | 69 8 Btraightening 20" x 7%” girder. 
Milling-tool notching ЕЯ aus 2°42 | 8:05 maxi- 8 |4” X $” notches in flanges of 8" x 4" 
machine. | mum load girders. 
| 5 8 average. Two notchee cut at once. 
| load. Р 
Joggling machine ... Bru plate 2 plate s 9:85 16 . i Joggling 1j" plate. 
Scarphing winch  ... |? tons at 40 ft. p 5°65 12:1 | 
per min. 10°75 | 
Shafting a ET | Driving lathes, Slotting ma- 21 E. H. v. 40—48 ' 50 No. 1 shaft drives about 70 machines. 
nibblers, | chines, drills, | lst motor 23 u.H.p.,, 40—50 | 50 | No. 2 shaft drives about 40 machines on 
planes, ma- milling, about 2nd motor 22 first motor. 
chines, &c. | 70 in all. E.H.P. | 
2nd motor 24 B.H.P. | 42—50 50 ' No. 3 shaft drives about 25 machines, 
! | 7 |; slots and planers. 
Grindstones ... | | 20:5 E. H. P. | 53—55 ' 60 | Seven grindstones varying from 5 to 
| | | 10 ft. dia. ; each has fast and loose belt, 
| | | | also one Tusca grirdirg machine on 
| | game shaft. 
Cranes ' Driving ropes do- 48 50 | Allrope-driven cranes. 
ing no work, 23 | . 2-30 ton cranes; 1-15 ton crane; 2-10 
E.H.P. 5 ton cranes; all cranes on nearly full 
| | | | load at once. 
Cold rolls (locomotive in 40' x 4' 1“ plates. Driving counter- | 30 | 30 | Straightening a plate 36’ x 4' 6" x 14“ 
work) X 14”. shafts and beits | | 
only, 5 B. k. P. 7 .. Ztraightening a plate 9' x 17" x V. 
| | Machine is driven by cross nd open 
| belts, and has four top rolls and three 
| under rolls. 
Joiners’ shop machines E ous Driving shafting, | 10 | 20 During a week this motor was not seen 
| 55 E. H. P. ; to rise above 10 НР. When busy it 
| absorbs about 17 to 18 K. H P. It drives 
| | 12 tools, including two circular taws 
— E 14“ holes and 12" ; es Driving counter- | 75 7 |1” bole and 1%” countersink; two ma- 
and countersin ks. | балш | shaft off which | | chines doing 280 holes in 8 minutes. 
| 2 per cent. drills | 
| | are worked, 3:5 | 
| | E.H.P. 
Punch and shears ... 1}” holes in 1”. | Plate. 27 B. k. p. 6 12 “ holes, 8" plate, 36 strokes por minute. 
Shearing 1". |o» 2: | 15 | .. | Shearing §” plate 16 ft. per minute. 
T " " um 2°75 K. H. P. 35 12 В" holes, ,y plate, 34 strokes per minute. 
, | 1T | re | Shearing 4" plate, 11 ft. per minute. 
Mangle rolls ... 13“ plates. | i'x Ё. 4'5 E. H. P. 135 15 Motor is a series motor, with a tramway 
| | controller; belt drives direct to ma- 
| | chine, and motor is reversed when 
m | | mangling. This arrangement has given 
Wood- Working Tools. | | _ most excellent resulte. 
Hatch boring machine | 1“ holes. 8“ holes. 2:05 EK. H. p. 3 35 Boring B" hole, in batch 22" broad, in 
20 | 2 minutes. 
Wood planing machine ie ess 4'4 Е.Н.Р. 8'8 8 | Cutting j 4” off plank 10° broad. x 17 
m | long in "1:5 min. 
Wood planing machine ies ee 45 K. k. p. 16 16 | 3" off plank 7“ broad x 13“ 6" in 30 
(heavy) , | | | | seconds. 
32“ circular saw — ... Sei T 0:0 x.H.P. 148 15 Cutting 3” teak—hand- fed—14’ long in 
| 20 seconds. " 
Heaviest class of Steel tires of General scrap. 2 E. H. r. i 29 30 Machine cut about 35 pieces 11" x 1l; 
shearing machinery loco. wheels. | . gection in 1 minute. 
Panching machine ... 12 | Punching 19 holes per minute 1i" dia, 


X’ dia. holes in 12" holes in 1". 3 B. E. p. 10:5 
| 14" plates. | ^ through 1” plate. 
| | . ‚ Machine driven by belt. 
Large shipyard rolls 26 rolls to bend 3“ and 2" plates. 8 E. R. p. 26 30 Bending plates 20 x 4' x }” (load at 


1j" plates. reverse 26 E. H. .). Rolls driven by 
cross and open belts. 
18” dock pump ө —— e. 74 70 Pomp discharges about 500,000 gallons 
| sa per hour. 

5" dock pump s m " e. 11 | 10 | Leakage pump. 
Plate edge planer .. | 8^, 4”, and ё, Planing about | 53 K. k. P. 8" plates 20 This machine took 23 B. H. P. to reverse 
plates. 24' per minute 10 , motor bas cross and open belts on 
| special wide pulley, thus dispensing 

| А 5 Tu | with the use of a counter- 

Panch and shears . . |14” x 12”. 1 ale in g“ |35 K. K. A. 7'5 | 10 | 1" hole, $” plate. 31 strokes per minute. 
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is that of Messrs. Head, Wrightson & Co., Limited, of Thornaby-on- 
Tees. In this case no fewer than 39 steam engines and 20 boilers 
are being replaced by two combined plants, with one as a standby, 
and by two boilers. | 

The whole plant is designed upon the most modern lines, and 
advantage bas been taken of every known device to reduce the cost 
of production to the lowest possible limit. The actual working 
results of this installation should be available in the course of a few 
months’ time. 

In summarising the above cases, it is obvious that tbe greatest 
economy results in the substitution of electricity for steam in those 
cases where the units of power, both in engines and boilers, are the 
most sub-divided. 

There are, however, enormous advantages to be derived, especially 
in the case of intermittently working machinery, where the load is 
of a very variable nature, and particularly so in all crane work, 
which plays such an important part in our engineering industries 

Machi Tests.—In bis papers before the Iron and Steel. Insti- 
tute, Cleveland Engineers, and Manchester Society of Engineers, 
the author gave a short table of powers absorbed by various classes 
of machinery. This was necessarily, at the time of writing the 
papers, somewbat scanty and incomplete. He now therefore places 
at the disposal of the Institute an entirely new and complete 
schedule of tests, which have been carefully and accurately obtained 
by members of his staff during the past few months, and he trusts 
thst engineers and managers of works may find these figures of 
some practical service and a guide to them in deciding upon the horse- 
power of motors to be adopted for the driving of various classes of 
machinery. The list will be found to embrace most of the tools 
usually found in engineering establishments. 


(To be continued.) 


TEUTONIC ELECTRICAL COMPANIES. 


Втрк Ілонтз on Count Posapowsxy’s STATEMBNT THAT GERMANY 
Occurres THE FIRST Ровьпон IN тни WOBLD ! 


" GunMaxy stands at the bead of the electro-tecbnical industry in 
the matter of production. When you see in other countries how 
mieerable, for instance, electric lighting is, we can say with pride: 
Germany’s electro-tecbnical industry is the first in the world. It 
would be heavily damaged by the introduction of a duty on copper. 
Our exports of manufactures and unwrought goods are 124 times 
greater than our imports.” This is not an extract from a modern 
Teutonic fairy tale, bot it forms the concluding observations of 
Count Poradowsky in winding up a four hours’ debate which took 
place on the consideration by the German Tariff Bill Commission of 
the clause proposing to allow raw copper to be imported free of duty 
as at the present time. That Count Posadowsky, who occupies the 
position of Secretary of State for Home Affaire, should bave made 
such a statement, may cause considerable surprice both in England 
and the United States, because his official status muet, or at all 
events should, have placed bim in possession of information which 
is now a year old even in Germany, and which at that time revealed 
а situation of existing and impending financial disaster in the 
Teutonic electrical engineering industry. Since then the position 
of affairs bas become worse, and the fact was already known when 
the Secretary of State delivered the speech in question early in 
August. If he haa stated tbat Germany stands at the bead, or is the 
first, in the matter of financially disastrous electrical undertakings, 
the description would have been more accurate. But this is quite 
immaterial now. 

Count Posadowsky was under the necessity of saying something 
to secure the adoption of the free-of-duty raw copper clause. He 
was successful in carrying the clause, and bis mis-statements and 
exaggerations having accomplished their object, are of little account 
at the present moment. Unfortunately, however, German investors 
and banking in- titutions do not sbare the optimism and patriotic 
glorification enjoyed by the Secretary of State, and they are to-day 
beginning to depiore more and more their attitude of having pro- 
vided millions of pounds which have been irretrievably lost in the 
speculative ventures of promoting and other companies. We give 
below examples of three undertakings. Rumour says that there are 


more to follow, but this remains to be seen. 
The Schuckert Company.—The annual assembly of the Schuckert 


Company at Nuremberg on August 27th produced a very large 


attendance of shareholders, but notwithstanding tbe tension with 
which the proceedings had been anticipated, little further light wss 
thrown on the position of the undertaking, and its relations with 
the Continental Company for Electrical Enterprises, tban tbat 
which is given in the company’s report. Prior to reaching the order 
of the day, the directors submitted a statement, attributing the 
losses incurred during tbe past year to the branch establishments in 
Russia, England, sud France, the water-power installations at 
Hafslund and Bergamo, the undertakings in Lonza and Jaice, the 
central stations worked by the company, and to its trust, the 
Continental Company, whose credit is guaranteed by the Schuckert 
Company. The discussion of tbe position of affairs extended over 
several hours, and upon Herr Wacker, formerly general director of 
the company, devolved the duty of replyingtocriticisms. Hedefend: d 
the policy of the company, and the formation of tbe Continental 
company and its practical amalgamation with the Schuckert Com- 
pany. Ifthe trust bad not received the support of the parent -~ 
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concern, the danger of liquidation would have arisen, but he 
remarked that negotiations were now proceeding with a Berlin 
banking syndicate with a view toa more easy realisation of коте 
of the securities held by the Continents! Company. It will be 
unnecessary to say anything further respecting the meeting, beyond 
mentioning that the report and accounts were eventually adopted 
by a large majority; and reference may now be made to the com- 
pany's report for details concerning the disastrous results. The 
company, which bas a share capital of £2,100,000, and issues of 
bonds to the extent of £1,595,000, vives the working results for the 
year 1901-02 in one set of figures, as in the сазе of certain other 
undertakings. It may interest others, besides those who speak of 
individual concerns poesessing orders of the value of £10,000,000 at 
any one time, to learn that the total turnover of the Nuremberg 
company and its branches last year amounted to £2,450,000, as 
compared with £3,600,000 in 1900, E3, 50, 000 iu 1899, £3,350,000 
in 1898, and £2,350,000 in 1897. Otber figures may be summarised 


as follow :— 


Year. Gross profits. Net profits. Dividend. 
1897 ... £355,279 £227,244 14 
1898 452,474 320,900 15 
1899 ... 630,412 462,451 15 

, 1900 T 538,771 312,185 Nil. 
1901  .. 193,936 — Nil. 


It will be seen that, although no dividend was paid for 1900, the 
table shows a net profit, as given in the company's accounts for 
that year, of £312,185. The proposal to make a distribution of 10 
per cent. was abandoned at the general meeting a year ago, aud the 
balance of profit was carried forward. The accounts for 1901-02, 
which, of course, include this balance, now reveal a total loss 
amounting to the enormous sum of £769,965. Among the losses may 
be mentioned £25,000 on the sale of the Jaice electricity aud car- 
bide works, £87,682 on two of the company’s branches, £6,945 on 
central stations worked by the company, and heavy loss-s on the 
Mulhouse and Hafslund works incurred in conjunction with its 
trust (the Nuremberg Continental Company for Electrical Enter- 
prises); £388,924 has been written off for depreciation of invest- 
ments and syndicate business; and £450,000 has been set aside or 
written off for depreciation of materials and the fulfilment of 
guarantees undertaken by the company. To meet these loses 
there are only the gross profits and the balance brought forward 
from last year, the result being the heavy deficit already mentioned. 
The company’s report states that in consequence of the lack of 
orders the number of workmen was reduced last summer, and the 
length of the working shift was curtailed in the winter. In te 
spring of this year, however, the normal hours were reverted to, aud 
since Easter work has been generally resumed. The losses for the 
year are to be met by drawing upon the reserve fund, which thereby 
becomes reduced to 465.633. With regard to tbe negotiationr 
with the Allgemeine Elektricitiits Gesellechaft respecting the 
establishment of a community of interests, the report remarks 
that these have not led to any result owing to the 
existing difficulties, An increase of 18 per cent. in the value of the 
orders received has taken place since the beginniny of thie year, 
and а slight improvement has now been noticed in prices. The 
company expresses the hope that by having written off ко largely 
for depreciation, the undertaking bas been placed on a basis which 
wil render it free from any disadvantageous effects that may be 
caused by fluctuations of its investments in the future. Asto the 
Continental Company, of which tbe Schuckert Compauy holds nine- 
tenths of the share capital, the directors of the latter state that its 
development has not fulfilled anticipations, and tbe balance-sheet 
shows a loss of about £60,000 for the past year. 

The Schuckert Trust. — Тһе Continental Company for Electrical 
Enterprises of Nuremberg—tlie Schuckert Trust, it may be well to 
yepeat— has а share capital of £1,600,000, and a bond issue of 
£500,000, and is interested in various tramways and lighting and 
power stations in Spain, Italy, Austria, Germany and Russia. 
Acoording to the company's report, the receipts from enterprises 
and investments, which declined from £187,903 in 1899 to £72,742 
in 1900, increased to £108,851 Jast year. It was possible to realise 
some of the securities, although the profite obtained were Jess than 
those expected in normal times, and the cash thus procured allowed 
of a reduction in the bank credit being effected. The business 
results were also prejudiced by the suspension of Stork Exchange 
quotations of some of the securities held by the company. The 
report remarks that in a number of cases the progress of the com- 
pany’s undertakings bas not fulfilled anticipations, although the 
results bave generally improved. After mecting expenses and pro- 
viding for depreciation of investments, payment of interest, bank 
charges, &c., the accounts show a debit balance of £59,918, which 
by absorbing the reserve fund reduces the deficit to £37,959. A 
few items from the accounts will be of interest. These are:— 


Administrative expenses and taxes £20,680 
Bank and interest cbarges ... 71,144 
Loan interest sis 2s гёз 39 20,000 

Depreciation or Joss on investments and eyndi- 
cate business 41,840 
21,355 


Capital redemption and renewal charges 


The figures are self-explanatory, and are noteworthy, especially 
the bank cbarges, of the financial methods of this particular 
company. 

The Lahmeyer Company.—The annual meeting of tbe Lahmeyer 
Company, which was held on August 26tb at Frankfort-on-the- 
Maine, did not attract a large attendance of shareholders, pot with - 
standing the unsatisfactory position as disclosed by the report and 
balance-sheet, and the proceedings were quiet and orderly through- 
out. Herr Salomon, the general director, who replied to the com- 


562 THE ELECTRICAL REVIEW. [Vol 51. No. 1,296, Вюртюмвкв 26, 1902. 


ments of various shareholders, made a long speech, in the course of 
which he remarked that the six large firms which construct 
dynamos are at present only occupied to the extent of from 50 per 
cent. to 60 per cent. of their possible output, and the number of 
men employed is correspondingly less. The result was not only a 
diminution in the financial yield but also a more severe competition 
to obtain any single order. Endeavours had been put forth for 
years past to arrive at an understanding among the various 
firms, and they were advanced to a large’ extent by the 
good personal relations existing between the leaders of 
the companies individually; but an arrangement was not yet 
possible owing to the variety of interests and manufactures. The 
personal opinion of the general director was that an understanding 
must in the first place be arrived at by uniting the financial 
intereste, and by this the speaker apparently referred to the 
question of fixing prices on a basis to which each company should 
strictly adhere. Herr Salomon proceeded to observe that a certain 
amount of the company's expenses originated in the preparation of 
schemes. Inearlier yeara an attempt was made to combine the 
firms on this point, and five years ago the company succeeded in 
establishing an agreement with others whereby it was agreed that 
projects should no longer be prepared for towns and municipal 
authorities free of charge; but the arrangement only lasted for two 
monptbs. A very large portion of the expenditure was due to the 
" gale propaganda," but an alteration was scarcely possible until the 
companies arrived at an understanding. The Labmeyer Company 
did not belong to the cheapest of companies, and that rendered 
business difficult at the present moment. Passing over the deprecia- 
tion of materials, the speaker next referred to the position of the 
German Company for Electrical Enterprises, which bas acted as the 
trust for, and has now practically been absorbed by, the Lahmeyer 
, Company by means of an interchange of shares and bonds. Taken 
as a whole, the undertakings of the German Company yielded а 
return of from 34 per cent. to 4 per cent., although the sum of 
£300,000 was now required in order to complete the installations 
still in progress. A definite opinion as to the balance sheet.of the 
German Company could not yet be arrived at, but its results were 
only influenced by those of the Lahmeyer Company. As far as the 
latter was concerned, the orders on hand at the present time were 
only 12 per cent. less than those at the corresponding period 
of last year, but Herr Salomon said that no conclusion 
could be drawn from this fact in regard to the probable 
complete year's resulte. The report and balance-sheet having been 
adopted, the proceedings were brought to a close. 

As the report has not been referred to in these columns, it now 
deserves brief mention. It should first of all be stated that the com- 
pany, which paid dividends of 8 per cent. in 1896-97, 10 per cent. in 
1897. 11 per cent. in 1898 and 1899, and 10 per cent. in 1900, now has 
a share capital of £989,5C0 apart from a bond issue nearly approaching 
that amount. The report shows that the gross profits for 1901-02— 
al summarised under the heading of manufacturing, working, 
investments, interest and commission — reached £111,000, as com- 
pared with C215, 500 in the previous year, but as the general expen- 
diture smounted to £116,581, tbe gross profits are insufficient to 
meet tbis item alone. When, however, other items are taken 
into consideration, the position becomes more uneatisfactory. 
Thus after providing for ordinary depreciation and interest on 
the bonds, no less than £97,480 has hed either to be written off for 
depreciation or set aside for doubtful business and guarantees, the 
final result being a deficit of £124,693 for the year, which is covered 
by drawing on the reserve fund. The report attributes the loss to 
the diminution in the manufacturing profits and the necessity for 
making large provisions for depreciation ; the reduction in the gross 
profits is explained by the decline in the sales to the extent of from 
10 per cent. to 12 per cent., the constant weakening of prices 
simultaneously with only a sligbt change in the cost of production, 
ard the depreciation of materials in stock. If, however, the goods 
sold on account of third parties are taken into consideration, the 
tota] turnover is 25 per cent. less than in the preceding year. 

With regard to the various branches, the experience of 
the Lahmeyer Company, in Russia, has been similar to that 
of other German companies which have found the purchasing 
capabilities in Russia to be limited, and the expenses double thore 
incurred in other countries. As a consequence, the Moscow and 
Warsaw branches have been closed, whilst the Kieff establishment 
bas to be maintained owing to the Kieff—Swiatoschin tramway 
belonging to the Lahmeyer Trust. The Italian Labmeyer Company 
bas yielded a return of 4 per cent., and the English Company is 
working favourably. It istrue that the operations of the latter 
during the year ended March 31st last resulted in a Jors,, but this is 
due to the profits only teing included in the current year's accounts. 
In this connection it is reported that the general expenses of the 
Lahmeyer Company comprise not only the bead worke, but also all 
the expenses of the foreign offices, which are otherwise considered 

“as an independent company. It would be interesting to learn 
whether this assertion is correct. 


MUNICIPAL TRADING. 


м. 
Ir would be impossible to state the case against excessive munici- 
litation in a more convincing manner than was done by the Hon. 
. P. Porter before tbe Britisb Association meeting st Belfast last 
week. We have frequently bad occasion to criticiee the municipal 
operation of English electrical undertakings on a variety of grounds 
which need not be recapitulated here; and if, at times, we have 
appeared to be a little too sweeping in our condemnation, it is not 


because of any predilection on our part for any particular est of 
promoters or companies, but because we have felt that the matter 
was assuming very serious proportions, both from a national indus- 
trial, and from а ratepayer's standpoint. Our strongest criticisms, 
however, find the amplest possible support in the striking account 
which Mr. Porter gave of the history of the municipal movement in 
the United States about 50 years or more ago. We have looked 
through the columns of some of our socio-municipal contemporaries 
this week expecting to find that not a vestige of Mr. Porter remained 
after they had dealt with him, but the attention given to that gentle- 
man's important utterances is of the scantiest kind. It amounts 
to this: “ We have heard all this before," and “ You are a partisan 
of company interests.” This is the sort of argument that everyone 
who criticises the municipal movement is met with, and it is not 
worth wasting space over. Dust-throwing so as to confuse the 
American trusts with the limited liability companies of this 
country, and thereby mislead the public to the belief that electrical 
and other public promoters in England are hydra-headed monsters 
working wreck and ruin, is a very weak procedure to fall back upon. 
Can the municipal enthusiast quote a few English electric light and 
traction companies whose practical operations during the past few 
years rightly bring them into such a category ? Butto return to Mr. 
Porter, who is director of the U.S.A. Eleventh Census, let us sea 
what he says about the past history of municipal trading in the 
States. Presumably this gentleman is in a position to verify his 
facts and figures, aud judicial minds will accept what he says as to 
matters of fact, and form their own conclusions thereon. Mr. 
Porter is accused of being out of harmony with the present 
tendency in the U.S., but the facts upon which his subsequent 
remarks were apparently based are in themselves a sufficient 
contradiction of that assertion. Certainly we fancy that he will be 
found to be in harmony with the view which is being formed of 
the matter in responsible quarters in this country now that the eyes 
of the public are being opened to the real facts of municipal 
losses and mismanagement. | 
The fundamental idea of the American Republic is for its 
Government to interfere “ as little as possible with individua! effort 
and enterprise," and in this country it has been shown unmistake- 
ably that the growth of municipalisation has meant the suppression 
of these very necessary qualities, not only in a financial, but also in 
an engineering and managerial sense. As few restrictions and 
obstacles as possible are placed in the way of large public 
undertakings there, and there has consequently been the 
freest play for personal initiative, but here after mui- 
cipalisation has done its best (or worst), we are greeted by 
the local councillor with the taunt that if the contracts for elec- 
trical machinery go abroad, it is the English manufacturers’ own 
fault. A municipal trading fever swept over the States in the 
forties and fifties of last century, and ended in bankruptcy and 
ruin, not only of cities and towns, but of important States;” 
Americans were taught “the useful lesson that there was a limit to 
State and municipal credit,” and this has had much to do with the 
subsequent hesitancy on the part of the U.S. to plunge into 
" erperimental municipal industries.” К 

It will interest English municipalities to learn thst in 
America the period for repayment of local loans is much 
shorter than in England, extending generally to about 25 years. 
While this permits of the exercise of sufficient borrowing powers 
for legitimate needs, it is a safeguard against a full swing of the 
fascinating arena of municipal trading." Mr. Porter continued :— 
“ Partially because of the debt limitation, and partially because 
private enterprise has been allowed a freer headway in such under- 
takings as the supply of gas, electric lighting, tramways, and tele- 
phones, we find in the United States no city owning and operating 
its own tramways and street railways, probably less than half a dozen 
manufacturing gas, a very few engaged in supplying electric light, 
and, I think, not one engaged in the telephone business. American 
cities, however, are well supplied with all such utilities... Our 
cities are well supplied with good quality of gas at prices generally 
regulated by the State Legislatures. In many cities competition 
has brought down the price below legal rate, and it has been found 
difficult, if not impossible, to put it up again. The few experiences 
we can point to in which cities have undertaken to supply their 
own gas have been melancholy failures. Some few of the smaller 
towns have undertaken municipal electric lighting; but where com- 
parisons are possible the cost is found to be relatively higher. We 
have had no experience in municipal telephoning. Since the ex- 
piration of the original patents competition has not only greatly 
increased the efficiency and reduced the cost, but in some States 
where the laws have effectually regulated these monopolies, has 
established a service that would be difficult to excel.“ 

We extract the following from later remarks by Mr. Porter :— 
"I venture to suggest that there is a danger when municipalities 
take up industrial enterprise that they do not always consider 
simply what is best for the public, but what will make & good show- 
ing in the annual budget. They аге apt to be bitten by tbe desire 
to deal in large mattere, whereas if they looked at the matter fairly 


. and squarely they would see that their only hope of safety lay in 


keeping out of business with trust moneys, and looking sharply after 
those undertaking to manage semi-public businesses in their midst. 
This seems to me the real function of municipal administrators. 
The questions which, it seems to me, must be answered, are mole 
far-reaching than these, and the principles involved much broader 
than the profit-and-loss account of a municipal ledger. First of 
all—and I put it before all fiscal considerations—what will be {be 
cffect of municipal trading on the excellent work which your 
English municipalities have taken up and conducted with such A 
large measure of success during the last 25 years? More than 20 
.years ago I was commissioned by one of our Government depart- 
ments to visit England and study your methods of administrating 
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municipal affairs. The budgets of many of your cities were at that 
time carefully gone over, and I had no words except of praise for 
the conduct of affairs. Everything was being done to brighten 
and improve the life of the people—better sanitary arrangements, 
more parks and open spaces, additional supply of pure water, 
increased school accommodation, establishment of free libraries, 
encouragement of music in the parks, and other movements for the 
uplifting of the people and the maintenance of a high degree of 
municipal spirit. It was a programme that everyone could heartily 
endorse, во long as it was continued upon lines of equality, and-all 
were fairly taxed for the benefit of the entire community. No one 
thought of making money out of these enterprises; no communities 
had then built around the sacred person of a town clerk a com- 
petitive force which was soon not only to antagonise existing rail- 
way companies—oftentimes the largest ratepayers of a district— 
but was to compel its own citizens to assume responsibility for loans 
to promote industrial undertakings which would compete with, and 
perhaps ultimately deetroy, their own business. In short, the 
ennobling civic work in which all could join has, since the 
period I am speaking of, been changed, and municipalities 
have, in many instances descended to a form of competition 
which is not only unjust to the ratepayer, but which, 
when it assumes the shape of organised town clerks 
attempting to influence Parliamentary legislation, would be con- 
sidered an illegal proceeding in the United States. The bitterness 
expended by these Parliamentary contests to prevent individual 
enterprise, and continue municipal monopolies in tramways, in gas- 
works, and electric lighting, and the disposition on the part of 
municipalities to secure these rights and hold them, dog-in-the- 
manager-like, against private companies anxious to invest and serve 
the public, have, in my opinion, done much to side-track public- 
spirited municipal work in England. It may lower the tone of 
your administration of local affairs from the high standard it 
should occupy by introducing too much of the commercial spirit. 
This reckless scattering of public funds is in strange contrast with 
the experience and economies deemed necessary for the successful 
promotion and development of private enterprise. When called 
to account, they seek to soothe the troubled ratepayer by dividing 
the rapidly-increasivg municipal debt into ‘productive’ and 
‘unproductive.’ The increased tax rate, they promise, is soon to 
be reduced by the ‘profits of the new enterprises.’ It is a game 
that cannot be played to the end to the satisfaction of both sides. 
The profits, too, often are chimerical, and disappear in higher cost 
of installation and of operation, which more than offsets the some- 
what cheaper cost of capital when the public credit is pledged for 
its repayment. Then there are the heavy expenses resulting 
from changes in methods, involving the sacrifice of entire 
plants, that modern industry must continually face, and 
which sometimes results in heavy sacrifice of capital. 
There remains but one place for the losses—and all business 
ventures are liable to losses—namely, the rates. The present 
local indebtedness of the United Kingdom is well over 
£300,000,000, an amount equivalent to double the same claes of 
indebtedness in the United States. Between 1879 and 1898 this in- 
debtedness bas grown £150,000,000. The piling up of local 
indebtedness, we should remember, tends to escape the purview and 
control of Parliament in a way in which the national debt does 
not, and the danger is tkereby increased. This may not cause any 
alarm; and I even notice an endeavour on the part of repre- 
sentatives of some municipalities to induce Parliament to extend 
the period of repayment of certain classes of loans to 100 
years. Here is unloading obligations on posterity with a 
vengeance! In the United Kingdom the total increase in the 
ratable value of the country in 25 years has been less than 
30 per cent., while ite local indebtedness has trebled. The 
‘American returns for the last 10 years have not yet been published; 
but I think it may safely be assumed that the reverse of this 
proposition is true— namely, that our local indebtedness has in- 
jucregsed in 30 years 36 per cent., and the value of taxable 
property has trebled. These figures are not introduced for the 
purpose of indicating that we are wise and you are unwise, but for 
the purpose of showing the effect of placing a limitation on this class 
of debt. In spite of the activity of municipalities, in England private 
enterprise has not been entirely beaten in the race; while I observe 
in certain quarters it holds its own admirably in competition with 
tax exploited industry. Even the capital invested in private com- 
pany electrical undertakings is increasing, and this in spite of 
almost insurmountable obstacles. It ів а case for gradual readjust- 
ment, not violent changes. With the facts fully understood, the 
people will by degrees curtail these unwise and dangerous economic 
experiments, and bring your cities back to the sphere of work 
which is strictly their own. The broadest objections to municipal 
trading, as carried on in England, would seem to be six in number. 
The injurious effect upon the work which is strictly within the 
municipal sphere of operation. The fact that in giving the 
required attention to trading operations, the ‘unproductive’ work 
is almost certain to be neglected. The tendency to discourage 
improvement or development. The engendering of ill-feeling, 
which is sure to arise when the taxpayer finds himself obliged to 
help defray the cost of competing with himself, and wbich ends in 
quenching civic pride. The difficulty in adjusting the burden of a 
trading undertaking on the right shoulders, and such an equitable 
regulation of the charge as will not put a burden on those who 
derive no benefit. In conclusion, permit mé'to say that I am a firm 
believer in the municipal spirit of the age, and an ardent supporter 
of all its higher aims. These few words of warning are therefore 
Offered, because I believe municipal trading propensities, if 
not limited, will neutralise and destroy much of the good 
already accomplished by conscientious municipal workers in 
their proper sphere, both in Englaud and in the United States. 


OUR COMMERCIAL SUPREMACY. 


In Cassiers Magazine for this month there is an article on 
“ Electric Light and Power in the Korea,” contributed by Mr. R. A. 
г chief engineer of the Seoul Electric Company, Seoul, 
orea. 

_ Apart from one ortwo little errors concerning the Koreans, which 
in no way affect the technical value of the article, we are able to 
state, from personal knowledge, that it is a plain, intelligent, and 
bonest statement of facts which reflect no credit on our repre- 
sentatives in Korea. But it is reliable testimony as to what 
may be done even in so stagnant a country as “(ће land of the morn- 
ing calm" by honest enterprise backed up and encouraged by efficient 
consular organisation. 

The writer is an Englishman with wide and long experience in 
engineering undertakings in the " Far East," imbued with all the 
natural prejudices of his nation, and consequently feeling all tbe 
more acutely an Englishman's disappointment at seeing a field which 
should be British, occupied, without the faintest sign of opposition on 
our part, by our American cousins. 

Messrs. Colbran & Bostwick are Western Americans. They were 
sub-contractors on the pioneer railway now running successfully 
under Japsnese management between Seoul and Chemulpo, the 
bridges, permanent way, rolling stock and locomotives of which are 
all American. 

They not only control the electric light and power in Beoul, the 
capital of Korea, but they hold the concession for long-distance 
and local telephony for the whole empire, and they have secured 
the contract for future extensions of the electrical tramway aystem, 
the first section of a fairly large system of waterworks for the capital. 
They are also, with some truth, credited with the establishment of an 
American-Korean bank, the first attempt to initiate some reform 
into Korean finance, in which they are assisted by the establishment 
of a small steam coinage factory, which, it is hoped by the astute 
promoters, will some day develop strength enough to be a reliable 
foundation for a Korean Imperial mint and national banking 
system. It may be argued by.those who know Korea that such 
institutions are at present purely visionary, but there is no 


knowing when they may become positively practical, and in view 


of present relations between Great Britain, Japan and Korea, 
there can be no possible doubt of the important value of the wedge 
which will open up the country, the thin end of which is now being 
carefully inserted by our American cousins. 

The article referred to is a fair and straightforward description of 
the electric light and power plant. Every foreigner concerned in 
ita working and management is American. The service is far 
better, and more reliable than many others the writer has seen in 
countries where the conditions are far easier to meet, and the 
trained native staff of motormen and conductors are, for cool- 
headedness, quickness and intelligence, most certainly not surpassed 
by their confrères in New York or any other big American city. 
The native Korean employé has been induced to add to these quali- 
ficatione, those of politeness and forbearance, which his American 
brother might copy with great advantage to all concerned. By some 
mysterious influence, Messre. Colbran and Bostwick have induced 
their outdoor staff to sacrifice tbe highly-cherished "'top-knot," to 
don American uniforms, and to assume that smart and lively conduct 
and punctuality which is so much at variance with the innate prave 
and time-wasting characteristic of the true Korean. In fine, there 
is nothing left undone by Meesrs. Colbran and Bostwick which 
might tend in the least degree to prove to the Korean that the 
American is his best friend, and might thus strengthen the vigorous 


hold which they are gradually getting on the future of Korean 
advance and development. 

These gentlemen are not only backed by enterprising capitalists 
in Ban Francisco, but their designs are pushed on to success by the 
vigorous action of the American Consuls in Korea, as well as by the 
strenuous support of the American Legations of Seoul and Tokio, 
whose influence also secures the aid of Japanese, who are all 
powerful in Korea. 

These American installations are by no means of а make-shift or 
temporary nature, but are well constructed, with full provision for 
future extension, and are there to stay. : 

So much for American enterprise in s country which is absolutely 
virgin soil to foreign civilisation, and in which she has neither 
directly nor indirectly any claim to preference. 

England, on the contrary, iu virtue of her greatly preponderating 


political influence, as wel] as her older commercial position in the 
“Кат East,” should, under proper consular influences, not only claim 


but hold abeolutely the leading position in Korea. 
The American has achieved the well-merited success of his energy 


and daring under proper official support. The share of Great 


Britain in the commercial development of Korea does not. amount 


to the value of a single rail, nor even to a fishplate or a 4 in. iron 


bolt. 
There is not much solace to be found in the fact that the 


expenditure of our Government in the Far East for породе 
Legation and Consular buildings and still more imposing gold-lace 
Consular officials, amounts to at least 100 times as much annually 
as that of the United States. And there is still less solace in the 
fact that for all purposes of commercial expansion, this enormous 
outlay is а dead loss to the country, serving only tu accentuate the 
utter uselessness of the British consular official abroad when the 
interests of his nation in trade or commerce is concerned. 

The crying demand of our conntrymen abroad is for Con- 
suls who will make the interests of the British merchant 
their own. Maintenance of dignified inaccessibility, and an 
assumption of supercilious patronage of the national who ven- 
tures to apply for aid in legitimate enterprise, may, perbaps, be 
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more or less indispensable to a diplomatic career, but it is not this 
for which the British merchant is pining, and on account of which 
he is being pusLed to the rear by his competitors. What be wants 
to secure him an equal chance for business with the rest of the 
world are broad-minded and energetic Consuls, and from the facts 
we bave detailed above, it would seem as if there existed sound 
cause for recommending a great deal of American method in the 
constitution and working of a new commercial Consular service, 


whose motto should be English Trade and Commerce, First, Last, 
aud all the Time.” 


NEW PATENTS, 1902. 


Compiled expressly for this journal by W. P. Тномрѕох & Co., Electrical Patent 
Agents, 822, High Holborn, London, W.C., and at Liverpool, to whom all 
inquiries should be addressed. 


19,455. “Improvements in alternating current meters.” A. May. Bep- 
tember &th. 


19,672. "Improvements in eleotiical switches." Н. Nvwws. September 9th. 
19,688. "Improvements in the carbon feeding and arching mechanism of 
electric arc lamps.“ VrniTys, Limiten, and W. R. HipiNos, September 9th. 


19,669. '*Improvements in the carbon feeding mechanism of electric arc 
lamps.” VERTS. LiMiTED, and W. К. Ripinas. September 9th. 


19,718. “Improvements in the composition of electrolytes for the formation of 


accumulator plates.“ E. SANDHAGEN and J. LURGEN. September 9tb. (Com- 
plete.) 


19,714. ‘Improvements in and connected with the production of caustic 
soda and sodium hypochlorite by electrolysis." F.FrmnaANp. September 10th. 


19,438. An improved trolley-wire clamp of the kind known as ‘come along’ 
clamps." J. WILKINSON. September llth. 


19,889. “Improvements in mechanical shunting points used in overhead 


trolley wire for electric tramways." H. BRECENELL, E. M, Munro and H. I, 
Roc ERS. September lith. 


19,849. An improved automatic suspension and electrical contact appliance 


for apparatus requiring to be raised and lowered." J. STEVENSON, Jun. Sep. 
tember llth, 


19,854. “A guard wire for preventing tramway trolley wires from falling to 
earth when broken." N. Simpson. September 11th. 

19,860. “Improved primary battery." W. CLAPHAM and A. CLAPHAM. 
September llth. 

19,591. “Improvements in electrical contrivances for communicating with 


passing trains." E. W. CI. OVER. (E. C. Buck and II. E. A. Thatcher, Transvaal.) 
September 110. 


19,901. Improved apparatus for converting variations to the inter sity of an 
electric current into variations in the intensity of light.’ C. HULS MEYER. 
September lith. (Complete.) 


19,967. An improvement in an electro deposit of zinc.” W. A. THomas and 
J. E. GREEN. September 12th. 


19,985, “Improvements in electricity meters.“ 


Tur Britis TrHomson- 
Ногѕтох Company, LIMITED. September 12th. 


19.991. “Improvements in and relating to alternating current electric 
macbines.” J. MANNHEIM. September 12th. 
19.999. Improvements in secondary battery elements and in tbe process of 


producing same.“ L. Fir I DHR and G. PUcHMULLER. Beptember 12th. 
20,008. ‘Improvements in or relating to electric are lamps.” A. J. Bovrr. 
(A. Kunze, Germany.) September 12th, Complete.) 


20,024, “Improvements in trolley-wire holders for electric tramways and 
railways.“ P. Repronp., September 18th. 


20,025. “An improved adjustable bracket for gas, oil, electric, candle and 
other lamps ог lights." R. W. Young, September 1811. 


20,051. Improvements in junction frogs and trolley heads for use on the 
overhead system of electric tramcars.” D. В. Fosrkg. September 18th. 


20,074. “Improvements in electric arc lamps." L. Wirtz and T. HAMILTON- 
Abaus. September 18th. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS, 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 322, High Holborn, W.C., and at Liverpool, price, post free, 9d. 
(in stamps). 


19,401. “An Improved electrical eonvertisq transformer.” C. D. Abel. (Com- 
municated.) Dated July 25th, 1900. Relates to converting alternating, 
particularly polyphase, currents into continuous and rice 7. rsa, A section of one 
form of apparatus is degcribed. It comprises a fixed transformer, a collecting 
commutator and brushes rotated by amotor. Thecore of the transformer com- 
prises a toothed ring witb an outer ring formed of laminated segments. In each 
slot are fitted the coils, each having four windings. These sre the primary 
winding, secondary and two compensating windings. The compensating wind- 
ings have a different number of turns in each slot, the numbers being 
determined for particular cases by formule given in the specification. They 
are also connected to the motor circuits. In some cases the secondary coil is 
replaced by two coils wound in different directions and suitably connected. 
The rotary brushes are preferably carbon blocks sliding in holders; pneumatic 


tubes hold them in position, good contact being maintained by the centrifugal 
action. 3 claims. 


13,416. ‘Improvements la the manntacture ef electric Ineulatore’’ C. A. Lopez. 
Dated July 25th, 1900. Insulators and the insulating portions of cut-outs, 
switchboards, commutators, &o., are formed of celluloid moulded by heat and 


pressure to the required form. The articles are cooled under pressure, 2 
claims, 


' 13,472. "improvements in telegraphic кааар: recelviag aud translating 
arrangements.” А. Malrkead. Dated July 26th, 1900. Relates to the arrange- 
ment of apparatus in automatic telegraphy for transmitting & metsage to a 
cable, retransmitting from one section of а cable to the next, and receiving a 
message in tne form of a perforated strip capable of оге for retransmission. 


13,482. ‘lm fa condacters aad conduits fer electris 
traction." 3 July 26th, 1900. Relates to electric railways and 


tramways оп а conduit system. The conductors consist of metal strips enclosed 
ina rubber sheath clit underneath or at the side to admit a disc mounted 
vertically or horizontally on tbe shank of the collector. The collector may be 

pressed upwardly by a spring bearing ona block which slides ор the rail. The 
sheath is partly enclosed in an outer theath of still insulated material secured 
on the inside of the guard rail, which forms one side of the conduit, The con. 
ductor and its protection may be made in lengths, which are connected eler- 
trically in place of insulated blocks pressed into contact with the conductor by 
capa on the plates which fish therail. 2 claims, 


13,618. ''imprevemonte ia or relating to overhead trolley wires er conductors 
fer etectrie traction werbe electric cables or the like." R. Maekleg. Dated 
July 27th, 1900. Relates to safety appliances for cutting out broken sections of 
overhead electric conductors, trolley wires, guard wires, telephone wires, ic, 
Levers are pivoted on brackets on the supports of a conductor, to which they 
are electrically connected. A link or wire also connects the lever to the con- 
ductorat a suitable distance. When the conductor breaks the levers come into 
contact with the bracket, or with contacts on tbe bracket, or on the insulator, or 
with a loopsuspended from the span or supporting wires, such 8 being con- 
nected tothe return or to earth, so thatthe fuse may be blown. 5 claims. 


13,633, “I томов relating te elestrie moter read vebleles.” I. Orauliette. 
Dated J dE 10. Relates to electrically-propelled vehicles, atd comprises 
a form of body and certain improvements in the motor apparatus and in the 
brake speeding mechanism. 6 claims. 


13,638. “ in or connected with current arresters.” J. G. Lerraia. 
(Р. C. nent.) Dated July 27th, 1900. Arresters for sudden or continued exces; 
currents liable to produce damage are constructed with one or more goose- 
necked springs connected to the lines. The springs grip, by means of fingers, 
the heads of rods. The rods have metal caps at each end, and have central 
portions formed of material such as bard rubber, which becomes pliable by 
heat, The central portion is surrounded by a helix of German silver wire. 
In bending, the rod is released from its socket, aod the spring makes contact 
with tbe earth frame. The upright portion of the frame is attached to one side 
of each of two ordinary lightning arresters, the other sides of which are oon- 
nected by springs to the line contacts, A glass protective ehade is placed over 
the apparatus. 5 claims. 


12,880. improvements in ог connected with current arrecters aed alarms.” 
J. d. Lerrala. (Р. С. Burns.) Dated July 27th, 1900. Current arresters, for which 
the circuit is broken by the heating effect due to an excess of current. such as 
described in Specification No. 18,539, a.p. 1900, are provided with additional 


contacta by which an open circuit a'arm is closed when the guarded circuit is 
open. 8 claims. 


13,848. “improvements ia the ef amines trom the az) 
compounds." G. W. Johnsen. (C. T. Bookriager j Sohao.) Dated July 27th, 1900. 
Azo compounds are reduced to the corresponding &mines by electrolysis. The 
azo compound is diasolved in hydrochloric acid, and is placed in the cathode 
compartment of the cell. The cathode employed is made of tin or of an indif- 
ferent material, and a tin salt, or tin in the form of powder, is added. The 
temperature of the cell is maintained at about 60? C., and the current density 
employed is about 300 amperes per square metre. An example is given in 
which раша benzene is reduced to p-phenylenediamine and aniline. 
The p-phenylenediamine is precipitated by passing hydrochloric acid gas into 
the electrolysed solution, In another example amiao-B-napthol is obtained 
by reduction of orange II. 1 claim. 


13,843. ‘‘imprevements in the reduction of nitro compounde te the cevresgend- 
ing amines." Q. W. Johnson. (C. T. Bo & Sohne.) Dated July 27th, 1900... 
Nitro compounds are reduced to the corresponding amines electrolytically. 
The nitro compounds mixed with hydrochloric acid is placed in the cathode 
compartment of the cell, which contains also a platinum or other indifferent 
cathode, and finely divided copper, iron, chromium, lead, or mercury, or a salt 
of one of the metals. When the reduction has been effected, either the metal 
is found to have been regenerated, or a meta!lic ion of low valency has been 
produced, according to the electrolytic solution pressure of the metal, 
Examples are given in which nitro-benzene, which is kept cool, and is rapidly 
stirred during process, is reduced to aniline by a current having a density of 
1.900 amperes per square metre, in presence of cuprous chloride and copper 
powder respectively, copper being left in both cases. 1 claim. 


18,6573. “Improvements in apparatus for electrically | raliway tralas.” 
E. T. Parker. Dated July 28th, 1900. In electrically lighting railway trains a 
dynamo is driven from an axle and а controller is arranged to regulate the field 
magnet circuit in accordance with varying speeds of the train. 10 claims, 


13,613. '' improvements in and.conneoted with time checks.” Ј. Smith. Dated 
July 30th, 1900. The operation of an electric switch for lights sends currents 
through two electro-magnets which cause fingers to prick a time recording cord. 
The switch may take the form of a cane, which applies or releases a stop for 
one of the pockets of & billiard table. 2 claims. 


13,630. “Aan improved electric meter." A. G. Bloxam. (Soo. Ch. Mildo Fils et 
Cle, France.) Dated July 30tb, 1900. An electric motor for vehicles has two 
armatures keyed on separate shafts in line with each other, each driving a wre 1 
of the vehicle. The fleld magnet consists of four steel bars, each of which is 
wcund with а shunt coil and a series coil and carries two pole-pieces. Of the 
eight exciting coils four are disposed on either side of a central bearing, and the 
arrangement is such that & shunt coil faces and has on either side of it & series 
coil, while diametrically opposite to it is another coil. The end bearings are 
carried by brackets aud the central bearing by rods. 1 clsim. | 


13,683. “improvements ia the process tor lying er removing Impurities from 
iron or stoe! while la a molten alats and . 1011 G. Green 


way. 
Dated July 80th, 1900. Phosphorus and other impurities are eliminated from 
ironor steel by means of an electric current passing through the molten metal. 
The process may be effected in a cupola or converter, or in @ reverberatory or 
like furnace having regenerators and provided with electrodes, which may be 
embedded in the opposite walls of the furnace. Or one of the electrodes may 
be embedded in the basic lining of the furnace while the other may consist ot 
metal, such as platinum, chromium, or iron coated with a basic mixture of tar, | 
арине; lime or magnesia, and suspended in the mast of the molten metal. 

claims. 

13,879. ‘‘ improvements in holders for electr 
Brake, E.G. Sheppard. Dated July 81st, 1900. filament and & heater not en- 


closed in an exbausted bulb, are carried by sa support which is separated by an air 
space from & cap to keep it cool. 2 claims. 


13,893. Preeses ef and a tus for dupiteating phonograph records.” Т. A. 
Edison. Dated July 81st, 1905. Relates to methods of obtaining duplicates of 
phonograph records. 9 claims. 


13,720. “Improvements іа metheda of operating dyname-electric machines.” 

British Thomeon-Housten Company. (E. J. Berg, U.S.A.) Dated July Slat, 1900. 

The angular position of the rotating member of a synchronous dynamo-electric 

machine is adjusted by causing the member to slip until the desired angular 

pamon is reached, and then checking any further slip. The required slip may 
e 


rought about by a number of reversals of the direction of the current through 
the field windings. 5 claims. 


12,721. t ta systems of electrio motor control." British Thomson- 
Houston Company. (C. 1. Perry, U.S.A.) Dated July 3186, 1900. Relates toe 
motor control system for electrically-driven vehicles, &c., in which the con- 
troller comprises a number of separately actuated contacts, with actuating coils 
in connection with & master controller, the main object being to enable the 
several actnating coils to be efficiently operated at full line potential, the 
actuating coils are so arranged that in certain positions of the controller, a pre- 
determined number of them may be connected in series across the mains, and 
are so proportioned that, wnen thus connected, they will take only the requisite 
amount of current; in the other positions of the controller, when a smaller 
number of contacts are tobe actuated, the corresponding number of actuating 
coils is connected in circuit with a sufficient resistance to limit the current to 
that which would flow when the several coils are connected in series. 9 claims. 


13,722,  ''imprevemente im contact devices, шеу designed for use la 
connection with electrical cennting er recordieg devices." А. W. Staveley and І. N. 
Parsons. Dated July 81st, 1900. Relates to means for indicating at а distance 
electrically water and other liquid levels: counting apparatus. 8 claims. 


` 13,781. 4 new or improved autematie device {or the safe operation of electric 
conductors, with or without guard wires." С. 8. Ortilo and £. t. Schatz. Dated 
July 81st, 1900. Relates to а èut- out device for use in connection with over- 
head conductors with or without guard wire. The cut-out is designed to 
operate in cage of breakage of the conductor or guard wires, or in case of short 
circuiting due to кесар. &c., wires, or in case of excessive currents. À 
magnetic cut-out is fitted in the main cirouit, and has two windings, one for ovet- 


load in series with the circuit, and the other a fine wire connected to an electro 
magnetic controller. 4 olaims. 
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ELECTRICITY SUPPLY. 


Тнк Parliamentary returns relating to electricity supply 
undertakings in the United Kingdom could hardly have 
appeared at a more appropriate moment. They are belated, 
it is true, as they apply to a period which ended somewhere 
about 18 months ago, and their value is, on that ground, 
somewhat lessened; but they come at a time when public 
interest happens to be excited, as never before, on the point 
of municipal electrical trading. The 7/mes disclosures, the 
Hon. R. P. Porter’s British Association address, the anti- 
municipal tramways agitation at Birmingham, and also, may 
we say, our own occasional articles emphasising the necessity 
for allowing full depreciation and interest and sinking fund 
charges before “declaring” prefits, have, as a most fitting 
climax, the publication of these figures, showing what 
enormous benefits the ratepayers of British towns and dis- 
tricts are no! obtaining by the public operation of electric 
lighting stations. 

The figures were given in abstract form on p. 552 of our 
last issue, and we wish that we could spare a dozen or во of 
the ELECTRICAL Review pages to reprint the tables in 
full, so convincing are they of the accuracy of the line that 
we ourselves have felt, constrained to take up during the past 
year or two. We would, however, bere interpolate advice to all 
who take any interest in the present position of electricity 
supply, whether their views be in favour of one side or the 
other, or even-of neither, to procure copies of these two 
three-halfpenny returns. | 

While figures generally form very dry material, they are 
also declared to be very accommodating, and can be made 
to prove anything. They have been used long enough 
already to demonstrate before the eyes of local ratepayers, 
by a cooking process, that a profit is being earned, though 
the contrary is the fact. Now the Board of Trade has 
compiled from the official accounts filed by the different 
undertakers for the year 1900 (ended in many cases March 
or May, 1901) a set of returns which tells a very different 
tale, and puts the matter in a more correct form. 

The returns relating to companies show that the net profit 
amounted to over £321,000, and here, of course, it is only 
right to mention that 16 out of the total of 63 companies 
(not 47, as stated last week) are carrying on operations in 
the London district, where the conditions are generally 
exceptionally favourable for electricity supply business; of 
these 16, four show losses, and for 12 a total net profit of 
£258,995 is returned. The capital expended amounts to 

£8,475,377. A simple application of figures and school- 
boy arithmetical calculations will soon show that the 
average percentage of profit for these 16 companies— 
money-grubbing companies, says the red-hot municipal 
trader—is only 3:8 per cent. This is the glorious 
average of profit—and we presume it is fair to take the 
average—that is now being earned by private capital 
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invested in electric lighting companies in the London areas. 
There are some of them working, as we have said, at a loss, 
and on the other hand, some of them have been earning good 
dividends of 12 and 14} per cent. for several years past. 
We feel that no one with any sense of equity will grudge 
a good dividend to those who have pioneered the supply of 
electricity in this country; we mean investors who “went 
into the thing" when new ground had to be cut and enor- 
mous difficulties faced, and, may we say it, whose early 
difficulties and successes paved the way for municipal 
authorities to act for themselves in electricity supply. 

The total capital expenditure of company supply for the 
whole kingdom is close upon 11 millions sterling, and we 
find the following totals in other columns :—Reserve fund, 
£90,484 (+ £369 interest) added during the year ; depre- 
ciation fund £91,678 (+ £177 interest) added during the 
same period. 

Turning to the municipal figures and considering them in 
the same way, we find that the total capital expenditure 
has been about 15 millions sterling, and the amount placed 
to reserve fund during the year is £30,332 (+ £3,357 
interest). Corporations have paid £397,579 for interest on 
loans, showing an average rate of 22 per cent., and to sink- 
ing fund £282,726 (+ £6,110 interest). Thereis no muni- 
cipal depreciation fund column as such, and the allowances 
therefor, if and where made, are presumably to be found in 
the sinking and reserve funds, except in the case of Aber- 
deen, where the net surplus of £2,673 is marked “ carried 
to depreciation,” and also in the case of Rothesay (public 
lighting only), where a surplus of £120 is disposed of in a 
similar manner. The surplus columns for municipal works, 
for.gome reason or another, are not totalled out in the docu- 
ment before us, but we find them to amount to £45,254, and 
thelosses to £102,931 ! Probably the Board of Trade takes 
the sensible view that the surpluses are hardly worth men- 
tioning, a8 they would be swept clean off the slate if proper 
depreciation allowances were made. 

We leave the figures with the reader to make what 
. deductions he may therefrom. 

Among other points noticed in the course of an examina- 
tion of these returns is the fact that, where companies are in 
poesession of the field, the receipts from public electric light- 
ing are very small indeed, but in the case of some of the 
municipal supplies public lighting brings in nearly as much 
as, and in some instances even more than, * the sale of 
energy and other receipts.” 

Let us quote & few instances of the kind. At Barking 
public lighting receipts are given as £1,744, and the other 
receipts £2,152 (the net loss here is £1,006, after allowing 
for interest and sinking fund)“; at Cheltenham the figures are 
£4,370 from public lighting and £5,716 from other 
receipts, with the result that there is a loss of £3,638, after 
providing for interest and sinking fund. At King's Lynn 
the public lighting brought in £1,899, and the private 
supply only £2,002, and the loss is set down at £1,068, 
At Poplar the figures are—public lighting £1,730, and 
private supply only £1,283, with a loss of £1,268. At 
Rathmines and Rathgar the figures are—£1,334 and £790, 
with a loss of £820; and at Watford £2,369 and £1,876, 
with a loss of £1,355. Curiously enough, when we turn 
to the large and important city of Sheffield we find nothing 
whatever allowed for public lighting, yet the private supply 
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* Since writing the above, we learn that the L.G.B. insists on the 
Barking Council wiping off the loss on its electricity works in the 
next rate, instead of allowing it to accumulate further. 


brings in £41,939, and there is a net surplus shown of 
£4,048, At Manchester, where public electric lighting is 


very limited (£363), and the sale of energy for 1900 


brought in £101,525, the surplus is £3,516. These figures 
wonld almost seem to show that so far as they are regarded 
merely as an advertisement of the undertaking, street 
electric lamps do not bring much grist to the mill. We grant, 
however, that in such business and industrial centres as 
Manchester and Sheffield electricity supply needs little 
advertising. 


Far be it from us, who are so intimately concerned with 
the progress of the electric lighting industry, to under-valne 
the vast improvement that street electric lighting effecta 
in practically every locality where it is adopted on an extensive 
scale. But the cost of its maintenance should appear in 
the accounts of different committees at a reasonable figure. 
Public arc lighting ought, as à matter of fact, to be a help 
to a station instead of weighing it down by charging energy 
and maintenance at too low н figure per lamp per annum. 
It should be looked upon as a borough improvement, and 
paid for as such.“ 

Is it not a little curious that public lighting is far more 
extensively employed where municipalities supply themselves 
than where companies are the undertakers’ Have the Jews 
still no dealings with the Samaritans ? a 

Many other matters of interest in these returns might be 
discussed, such, for instance, as the rates of charging by 
companies versus municipalities, and the excess of capital 
expended over the amount of loans authorised to munici- 
palities, but the space at our command is limited. An 
important phase of the municipal loans question is discussed 
on another page in this issue. 


A CARD has come into our possession 

which was recently left at the office of a 
firm of consulting engineers. The face of the card bears 
the name of an electrical contracting firm, and that of the 
representative who left the eloquent little miesive ; on the 
back, in addition to the name of a member of the firm of 
consulting engineers, who is styled architect,“ are pencilled 
the words—“ 25 per cent. commission on all contracts.” 
It is an unfortunate fact that there are black sheep in 
every fold, and we knew that the electrical trade was not 
blameless in this respect ; but the fact that such a scandalous 
proposition should be put before a firm of engineers of 
repute is a shocking revelation. The natural ,inference— 
that the method had been successfully adopted in other cases 
—is too painful for consideration. It is, of course, obvious 
that a firm of contractors which is compelled to descend to 
such depths of infamy in order to get work cannot be estab- 
lished on the solid basis of sound workmanship and materials ; 
moreover, it may perpetrate a vast amount of harm in other 
Ways. | 

We must confess, with feelings of shame, that there are 
men in the ranks of consulting electrical engineers who are 
not above taking 5 per cent. from the contractora as well as 
from their clients, the double commission being, of course, 
unknown to the latter. It may be argued that the con- 
sultant has both parties for his clients, and that the contractor 
should pay him for his services, as well as the purchaser; 
but the weakness of this argument is obvious, for the 
latter, in reality, pays both fees and he is defrauded of the 
second fee. The contractors who support these practices are 
as hlameworthy as the engineers who impose them. 

It is particularly noteworthy that the card mentioned 
above styled one of the consulting engineers as “architect.” 
We have no wish to attack an honourable profession, but it 
has come to our knowledge on more than one occasion that 
architects in whose hands lay the placing of important 
electrical contracts, have refused to deal with certain elec- 
trical firms unless a commission were secretly set aside for 
them in the sum named in the tender. It is pitiful that 
such things should happen. The sooner the acceptance 
and tender of secret commissions is made the subject of 
severe legislation, with a view to its suppression, the better 
it will be for all parties concerned. 


Secret Commission. 
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ELECTRICAL PLANT AT THE DUSSELDORF 
EXHIBITION. 


THE HELIOS ELEKTRICITATS A.-G., of Köln-Ehrenfeld, has 
a comprehensive exhibit, the principal feature of which is a 
three-phase alternator of imposing dimensions, direct driven 
by & horizontal engine built by the Maschinenfabrik Greven- 
broich, of Grevenbroich. The normal output of the alter- 
nator is 2,000 Kw. at 2,000 volts, 72 r.p.m., 50 cycles per 
second. The rotating field magnet is of the fly-wheel type, 
having an over-all diameter of 8 m. The wheel is of cast-iron, 
in four parts, and weighs 60,000 kg. without the poles and 


coils; the section of the rim is U-shaped, во as to have the. 


maximum stiffness against centrifugal force, and it ia carried 
by 12 double arms. The hub is of large diameter, to reduce 
the length of the arms, and thus add to their stiffness; the 
arms are secured to the hub by means of two shrunk rings 
and 12 bolts, and the rim is joined up with bolts, keys 
and shrunk rings, the section of the rim being especially 
favourable for this purpose. The poles are of cast-steel, 
84 in number ; they are let into the rim and secured by 
bolts. 
The coils are wound with bare copper strip, which is 
polished bright on the external surface, giving a very hand- 
some finish; the convolutions are insulated from one another 
with paper, and from the core with pressspahn. | 
The armature is wound on the Scott system, which enables 
it to work as a single-phase or three-phase machine as 
desired ; in the Exhibition it is connected with the three- 
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a combined output of 1,500 Kw. three-phase and 1,000 Kw. 
single-phase can be obtained from it if desired. 

The exciting current is obtained from the Exhibition 
mains by means of & motor-generator, which reduoes the 
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pressure from 230 volts to 140—150 volts. ` The switchgear 
is located in the foundations, where high pressure automatic 
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phase circuits, but it will eventually be installed in a single- 
phase station. In either case the output is 2,000 kW., but 
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CROSS-SECTIONS OF HELIOS-GREVENBROICH STEAM ALTERNATOR. 


circuit-breakers ат d the starting gear for the motor-generator 
are provided. The exciting current is controlled from the 
main switchboard of the Exhibition, 
which may be seen in the background. 
All the necessary electrical measuring in- 
struments, as well as the steam pressure 
and vacuum gauges, are mounted on 
pillars near the starting platform of the 
engine. 

The latter is of the twin tandem com- 
pound type, with four cylinders and two 
cranks, between which the magnet wheel 
is carried, The cylinders are 725 and 
1,100 mm. in. diameter, with a stroke of 
1,200 mm. The rated output is 2,000 
B.H.P. with a steam pressure of 150 lbs. 
per sq. in., cut off at 1 stroke, and oon- 
densing. The crankehaft is of steel, bored 
throughont, with wrought - iron cranks 
shrunk on, and provided with balance 
weights. The crank-pins are of nickel 
steel. The guides are bored out, and are 
supported from end toend. The piston 
rods are of steel, 6] in. in diameter, and 
are carried on spring-supported | earings 
between the cylinders. All the cylinders 
and receivers are jacketed with live steam. 

The high-pressure cylinders are fitted 
| with the Grevenbroich positively-closing 
valve gear, which is simple in con- 


568 THE ELECTRICAL REVIEW. (уо. 51. No. 1,297, Остовив 3, 1902. 


struction and has been used for many years, while the low- 
pressure valve gear is worked by cams. The shafts which 
operate these gears are fitted with expansion couplings in the 
middle to compensate for the expansion of the cylinders. 
Each engine is provided with a spring-loaded adjustable 
governor and emergency stop-lever. The lubricating system 
is very complete, and provides for continuous running, without 
waste of oil. Either engine may be run alone in case of 
песа. 

The MASCHINENFABRIK GREVENBROICH also exhibits its 
patent water-purifying apparatus in the main boiler house. 

Messrs. Louis Soest & Co, of 
Reisholz, have a large number of exhibits 
at their stand. Of these we illustrate a Th. БИЛЛЕ, 
vertical compound high-speed engine of 3 
the enclosed type, and ап electrical 
hauling plant. The engine has two 
cranks at 180°, and runs at 525 revolu- 
tions per minute, giving 100 to 150 H.P., 
with a steam pressure of 150 lbs. abs. 
per square inch. "The cylinders are 250 
and 375 mm. in diameter, with a stroke 
of 200 mm. The valve gear is of an 
unusual type; the main valve rotates, 
distributing the steam to both cylinders, 
while permitting of the independent 
adjustment of the lead and compression 
for each cylinder. A reciprocating valve, 
controlled by tlie governor, regulates the 
cut-off in the high-pressure cylinder in 
such a way that the steam is both 
throttled and cut off early on light loads, 
while it is freely admitted and cut off 
late on full load. "The valve rotates at 
half the speed of the engine, and the 
space within the valve is used as a 
receiver. Large bearings are provided, 
as well as a very complete system of 
gravity lubrication. The engine is 
coupled to a Lahmeyer dynamo. | 

The hauling gear shown by the firm has two rope-drums 
2,200 mm. in diameter and 950 mm. wide. These are 
driven through double-reduction spur gearing by a motor, 
running at 300 revolutions per minute, and rated at 100 H.P. 
at 440 volts. The machine is designed for a load of 1,200 kg. 
at 3 m. per second. 

Messrs. Louis SoEsT also show a 850-Н.Р. horizontal 
tandem compound steam engine driving &  Lahmeyer 
dynamo; a gas engine of the same power for dynamo- 
driving; a vertical engine of 200 H.P., and a number of 
machines for stone-breaking, grinding, &c. 


(To be continued.) 


THE LENGTH OF THE TETHER. 


Looal authorities agitate for more time to repay their loans, 
and to put off the evil day for commencing their sinking 
funds as long as possible, but a more serious question looms 
in the future, viz., when will the security for the borrowed 
money be exhausted ? 

As this is a matter of considerable importance in view of 
the fact that municipal indebtedness is increasing in a much 
greater ratio than the value of the rates which provide the 
security, it is of interest to examine the regulations as to 
the exercise of borrowing powers provided for under Clause 
234-of the Public Health Act, 1875. Sub-section 2 of the 
clause is as follows :—** The sum borrowed shall not at any 
time exceed, with the balances of all the outstanding loans 
contracted by the local authority under the Sanitary Acts 
and this Act, in the whole the assessable value for two years 
of the premises assessable within the district, in respect of 
which such money may be borrowed." — 

The principle of this clause constitutes « limit fo the 
borrowing powers, and unless property is assessed not upon 
its intrinsic value, but for the purpose of increasing the 
rateable value so as to add to the security available for loans, 
a time must come when the length of the tether will have 
been reached, and fresh loans become practically impossible, 
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During the last 25 years the rateable value has increased 
less than 30 per cent., while local indebtedness has trebled, 
and it is obvious that if this proportion continues, either 
rates must, be raised to an extent which will crush the rate- 
payers, or further borrowing cease. | 

It is unreasonable to suppose that there is no legitimate 
limit to municipal enterprise. It is, of course, true that in 
improving the attractiveness of a town prosperity is pro- 
moted, property increased in value, and the drainage, open 
spaces, public buildings, sea fronts, piers, markets, and all 
that constitutes the enterprising development of the locality 
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боквт ELECTRICAL HavuLING MACHINE, 


can thereby be paid for by the rates within a fairly adjusted 
period, but even in this respect it is necessary to exercise 
caution, and not to calculate upon a too rapid fruition, but 
to cut tho coat according to the cloth. 

That this cautious spirit does not exist in a large number 
of our towns is evident, as they are not content with the exer- 
cise of that praiseworthy enterprise which is in itself quite 
sufficient to tax all the resources of the district, but by 
rushing into speculative undertakings, involving enormous 
financial responsibilities, they are increasing the rates to an 
extent which must handicap the trading community, and 
ultimately drive it away. 

It is high time that the ratepayers should be supplied with 
exact information as to the financial position of the towns, 
by the issue of accounts certified by Government auditors, 
which shall show clearly the position of the various loans. 

Who can understand by the accounts at present available 
what the value is of the security which represents the in- 
debtedness of the town for their speculative undertakings? 
A loan is obtained for the purpose of carrying out an under- 
taking, such, for example, as a tramway or electric supply 


works; but what is there in the accounts to show the. 


amount repayable by sinking fund every year, so that it, can 
be seem whether the amount set aside for the purpose is in 


 &ccordance with the terms of the loan, and what is the value 


of the asset representing the expenditure incurred upon it. 

Without such precise data it is impossible for the public 
to know the exact financial position of the municipality; 
let us take a case as an illustration, and we select at random 
the electric lighting accounts to March 25th last of the 
Corporation of Sheffield. 

The total expenditure upon the undertaking at the period 
named amounted to £538,502, and the amount provided for 
sinking fund £5,782, ог, say, 1:07 per cent.; but there 18 
nothing to show how this very small percentage carries ont 
the terms of the various loans, aggregating more than half 
& million of money. : 

Then, again, there is no statement of the value of the 
plant representing the money spent upon it; for although 
maintained by an expenditure of £2,920, out of revenue, or, 
вау, about j per cent. (54), it is obvious that the actual 
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value must have depreciated by about £16,000, or nearly 
treble the amount, called a surplus, for the year. 

To make the accounts thoroughly intelligible, they should 
contain a statement of the position of e loan, showing 
the amount, term for which it was borrowed, interest, annual 
sinking fund, and value of plant after due allowance for 
depreciation, payments out of fresh loans for renewals being 
gpecified, when they have become necessary through the 
revenue account being insufficient to cover such replace- 
ments of worn out or obsolete plant. 

With such data it would be possible to understand the 
actual results of the trading, and to prove whether it is 
profitable or not; whereas under the existing systems, the 
public are deceived if they accept, without investigation, 
such a statement as that presented in the Sheffield accounts 
of an alleged surplus of £5,604. 

Whatever views may be held on the question of municipal 
trading— versus private enterprise—there ought not to be 
any difference of opinion as to the preparation of municipal 
accounts in a form which clearly indicates the exact results. 

The difference in the forms of account issued by the 
Board of Trade in connection with electric lighting under- 
takings for local authorities and companies, is answerable 
probably for the mistaken views of the majority of the 
municipalities with regard to a provision for depreciation. 
In the case of companies working under provisional orders 
depreciation is provided for, and the accounts subjected to 
8 Board of Trade audit; but, with the lccal authorities, 
neither of these conditions apply, and hence the defective 
character of the accounts. 

Because a company has a permanent capital, and the 
municipalities provide the same capital by means of a series 
of loans, it can bave no bearing upon the ultimate result of 
the trading, which should be clearly shown in the accounts. 

Without a proper system of accounts based upon the 
principles we have indicated, it will be difficult, presently, 
to ascertain what security the local authorities have to offer 
for further loans. 

If the value of the assets representing the total amount 
of the outstanding loans is less by the action of wearing out, 
or other causes, than the original cost to be defrayed by the 
amounts borrowed, the difference should be taken into 
account in estimating the liabilities of the town when the 
Local Government Board inqaire into the sufficiency of the 
security before granting fresh loans. 

All these considerations suggest serious inquiry on the 
part of local authorities and of the Government departments, 
with whom rest the necessary consents, before embarking 
upon undertakings which, when once entered upon, can only 
be carried on with increased capital, whether profitably 
employed or otherwise, or abandoned at a heavy sacrifice. 

Security for loans will not last for ever; it will be a 
Serious matter when municipalities come to the end of their 
tether, and capitalists fight shy of such investments. 

The time is, perhaps, nearer than some suppose, when 
bankers will hesitate to allow overdrafts, and the Local 
Authorities be seriously embarrassed in consequence. 


DOUBLE CURRENT GENERATORS AND 
| ROTARY CONVERTERS. 


By SYDNEY WOODFIELD. 


THE paper on * Double Current Generators," read before 
the Incorporated Municipal Electrical Association, has 
aroused widespread interest in this class of machines. That 
they are not new is well known, but so far they have been 
little used in this country, as there was no necessity for them, 
owing to the limited distance of transmission required for 
railway work. For lighting and power work alone, there 
should be absolutely no demand for them, as both lighting 
and power work can be economically carried out from а 
three-phase four-wire network with many advantages, and 
the system should become universal in a few years. At 
present, however, with traction, the direct current series 
motor holds the field, but in the writer's opinion a few years 
will see the single-phase non-synchronous motor supersede 
the series motor; a system on the lines of Arnold's being 


used. However that may be, there is a considerable 
prejudice against double current generators, just as there was 
with rotary converters. Even at this stage of the art one is 
continually hearing that converters are difficult to start and 
synchronise, and that there is sure to be difficulty in opera- 
tion due to hunting. These difficulties are, as everyone 
knows who has had the practical running of such machines, 
purely imaginary with present day machinery, and there 
should be no trouble from this latter cause provided the 
System is carefully designed, and the engines accurately 
balanced and fitted with dash pots in order to make the 
governors insensitive to small rapid fluctuations. The 
starting up and synchronising of a rotary is extremely simple 
and does not demand any expert knowledge. A method 
coming more and more into use, is starting up the converter 
by means of a small induction motor bolted to the bearing 
pedestal of the rotary ; the rotor of the induction motor is fixed 
on to an extension of the rotary shuft projecting beyond 
the bearing. The induction motor has a smaller number of 
poles than the rotary, in order that for the same frequency 
it may run at a higher speed. When the motor is started, 
by simply throwing in the switch from the low tension side 
of the transformer to the stator winding, the rotary is run 
up toa speed somewhat higher than the synchronous speed of 
the converter; the field switch of the converter being closed, 
it immediately excites itself, and the synchronous speed may 
be obtained by loading one phase of the machine through a 
rheostat. In practice, however, it will be found that the 
voltage and speed can be adjusted sufficiently accurately by 
means of the field rheostat without having recourse to the 
loading rheostat, and when the synchronous speed and 
approximate voltage are obtained, the converter may be 
thrown in circuit. A converter may be used under the fol- 
lowing circumstances, provided the necessary adjuncts are 
forthcoming :— 

1. To convert alternating to continuous current. 

2. To convert continuous current to alternating. | 

E To convert alternating of one phase to that of another 

phase. 

4. To convert according to (1), (2) or (2), and give off 
mechanical power at the same time. 

5. To receive either continuous or alternating power from 
a distant source, together with mechanical power, and to give 
out either continuous or alternating power as the case may 


6. To give both alternating and continuous power at the 
same time when driven by mechanical power. 

No. 1 is the ordinary method of running for transmission 
to sub-stations, and ds in use on the Glasgow, Middlesbro’, 
London United, and Central London systems. | 

No. 2 is used when a station generates only continuous 
currents, and it is required to transmit to distant sub- 
stations; in this case, the low tension current from the slip 
rings is transformed up by means of raising transformers. 


This system was lately used by the London United Tram- 


ways Company, and as set forth below, separate excitation 
of the converter is necessary in this case. 

No. 8 is seldom used, although quite practicable, a 
*frequency changer" being more commonly used. This 
machine consists simply of a synchronous motor driving an 
induction motor backwards, in case of conversion from low 
to high frequency. The low frequency current is led into 
the stator winding and the high frequency current is taken 
from the rotor by means of slip rings. The frequency of the 
slip ring currents will depend on the speed of the rotor for a 
fixed number of poles and is the algebraic sum of the rotor 
and stator frequencies. 

No. 4 is extensively used for driving boosters, &c. ; all the 
Glasgow converters drive negative boosters for the rail 
returns, 

No. 5 is rarely, if ever, used in commercial working, 
although it is used in the test shops at some manufactories. 

No. 6 is coming into vogue in this country, chiefly for 
5 it is used largely in America for both traction and 
lighting. 

In the present article we shall deal chiefly with No. 6, or 
the so-called double current generator, a machine of consider- 
able value in the present stage of the art of electric rail- 
roading, and one, from all appearances, that has a considerable 
future before it. The chief advantage-of this type of 
machine in supplying current to railroads, lies in the fact 
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that the load is automatically shifted from one side of the 
machine to the other, without altering to eny large extent 
the efficiency, whereas in the case of an alternator and con- 
tinuous current machine driven from one engine, while the 
efficiency of one machine near full load is high, the other 
machine is running at a very poor efficiency. A so-called 
disadvantage brought forth is that the cost is very high; 
this is not so in fairly high speed sizes with low frequency, 
since the number of poles is practically the same for con- 
tinuous and alternate current machines of the same size and 
speed ; erroneous ideas in this respect are brought about by 
taking American and Continental machines as criterions, 
where, of course, low speed engines are universal. 

Another great point in favour of the use of these 
machines lies in the fact that spares are cut down to a 
minimum, thus reducing capital cost. 

In а polyphase rotary converter the armature reaction is 
the resulting effect of the armature reaction of the machine 
as a synchronous motor and also asa direct current generator. 
As the brushes are set on the neutral positions in the con- 
verter, the continuous current armature reaction is а 
quarter period behind the field flux. In a synchronous 
motor the reaction due to the energy component of the 
current is a quarter period ahead of the field flux, thus the 
resulting armature reaction in a converter is equal to zero. 

As the armature reactions cancel each other, we have 
only (1) the reaction of the energy current required to 
rotate the armature; (2) the reaction due to the wattless 
component of the alternating current; (3) an almost 
negligible effect of an oscillating nature, of three times the 
frequency in a three-phase machine, this effect is extremely 
small owing to the damping of the oscillations due to the 
field spools, which act in a similar manner to the short- 
circuited coil often put around the field spools to prevent 
hunting. If the rotary is giving out mechanical power, the 
alternating current is increased, and is greater than the 

corresponding value of the continuous current output, by 
the amount of current required to give out the mechanical 
power, and therefore the armature reactions do not cancel 
each other, the alternating current reaction being greater, in 
a similar manner the heating of the armature is also greater. 
In а double current generator the alternating and continuous 
currents are not in opposition, but in a similar direction, and 
therefore the armature reaction is due to the sum of the 
alternating and continuous currente, it being immaterial 
as to the proportions of the two currents. Hence we sec 
that in a rotary converter the output is limited only by the 
* commutation," and owing to the absence of distortion this 
limit is far in excess of that obtained in a direct current 
generator. In a double current generator, however, the limit 
is determined by the armature heating and by the field dis- 
tortion, since the armature conductors carry the sum of the 
two currents, and the armature reaction is due to the sum 
of both currents, Since the field is distorted by the arma- 
ture reaction, the brushes will require to be shifted from the 
neutral position in order to obtain sparkless commutation. 
Again, if the alternating current is lagging it will exert a 
strong demagnetising effect on the fields, and the greater the 
angle of lag, the greater becomes the demagnetising effect, 
and this may go on to such an extent as to cause the machine 
to entirely lose its excitation, In a similar manner an 
“inverted converter," that is, a machine receiving direct 
current and converting to alternating current, will have a 
frequency depending on the phase relation of current and 
potential ; thus with lagging currents the field excitation is 
weakened and the converter speeds up, increasing the 
frequency, the increase in frequency again increasing the 
lag and consequently speed, and this goes on until finally the 
machine gets entirely out of control. On the other hand, a 
leading current will increase the field excitation, causing the 
converter to speed down, thus decreasing the frequency. 
Hence an inverted converter is preferably separately excited, 
and fora similar reason it is often preferable to separately 
excite double current generators, depending on the work 
they are required to perform. It is clear that a double- 
current generator must be designed to give the desired fre- 
quency with a given speed—that is, the number of poles is 
tixed—for this reason a low frequency, which is chiefly used 
in power work, comes in conveniently. Another pcint which 


also fits in extremely well is the use of high-speed engines, 
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since for a given frequency the higher the speed the less is 
the number of poles. In a low speed machine, in order to 
obtain the desired frequency, a large number of poles would 
be required, probably two or more times the number required 
for & good continuous current machine, and, in order to 
prevent the poles becoming crowded, the diameter of the 
field frame would have to be considerably increased, which 
means a large diameter of armature and commutator. Again, 
the poles being narrower than in & continuous current 
machine, the number of slots per pole would be somewhat 
reduced, which means a greater potential difference between 
commutator segments and also a greater reactance voltage, 
which indicates a considerably greater chance of non. 
sparkless commutation. From the above it will be seen 
that a low speed high frequency double current generator 
would be characterised by a large diameter and small width, 
but with a low frequency and high speed very little differ- 
ence would exist from an ordinary continuous current 
machine, and both these latter circumstances, in England at 
any rate, are exactly what are found. The voltage ratio 
between the continuous and alternating sides of a double 
current generator is, of course, fixed as in a rotary converter. 
In an n-phase machine in which n points are connected to 
the slip rings (in a multipolar machine this refers to 
^ points per pair of poles), the potential (between any slip 
ring and the neutral point is obviously 
1 E = € 3 
2 V2 


and, therefore, the potential between any two slip rings is :— 


where E = R.M.S. volts, and є = continuous current volts 
between brushes. The current per line 


292 
с — , 
n 
and the current from line to line, will be, therefore, 
= V2 0 
© È 
n sin — 
п 
where с = alternating current and с = continuous 
current, 


These values are, of coarse, on the assumption of a sine 
wave; while, however, in a rotary converter these values are 
closely approximated to owing to a distributed winding being 
used, it does not follow that it will be so in a double current 
generator, as the pole arc is often considerably reduced and 
the number of slots per pole is somewhat less. In a high 
speed low frequency machine, however, the above formule 
will figure out fairly accurately, if armature losses be allowed 
for. Just as in a rotary converter, however, the direct 
current voltage has a fixed ratio to the maximum value of the 
alternating wave and only indirectly to the effective value 


(the effective value * of the maximum value for a sine 
wave) — clearly, therefore, a different ratio of effective to 
maximum values will alter the ratio of direct and alternating 
potentials, in fact, the ratio is changed in proportion to the 
ratio of effective to maximum value. 

In order to transmit the alternating current, its potential 
has, of course, to be transformed up by means of raising 
transformers, and in figuring out the cost of a scheme, the cost 
of the transformers must be added to that of the generators. 
It is usual in such machines to regulate the direct current 
side by means of the field rheostat, the alternating side 
either being regulated by means of an induction regulator, 
or in scme cases being entirely left alone, The author is 
decidedly in favour of sub-statious equipped with induction 
motors coupled to direct current generators when receiving 
their supply from double current machines, since no regu- 
lation is required on the alternating side of the generator. 
Aseveryone knows, all induction motors will carry 25 per cent. 
overload for two hours and 50 per cent. momentarily, and 
since the output varies as the square of the voltage on the 
motor terminals, and assuming 10 per cent. drop in voltage 
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on the line for some cause or another, we should get with, 
вау, 5,000-volt transmission, 


3 

150 per cent. x (5000 == 120 percent. of the rated output, 
, 

thus leaving an ample margin for temporary overloads. 
Furthermore, the induction motor is independent of the 
fluctuations of the generator speed, and whereas momentary 
drops in voltage have little or no effect on the induction 
motor, yet the same drop may cause a synchronous machine 
to drop out of synchronism entirely, and come torest. Of 
course, the torque of a synchronous motor varies directly as 
the applied voltage, and therefore the synchronous machine 
will stand its torque longer, but in the induction motor a 
lowering in speed due either to a heavy overload or a drop 
in voltage may occur; yet as soon as the overload is removed 
the motor attains its normal speed again. With a synchro- 
nous machine, however, this is not so, and the motor comes 
to a dead stand. The induction motor set would, of course, 


. require an excessive current for starting, unless a compen- 


sator or some other arrangement were used, but provided the 
set were not large compared with the generator units, no large 
pressure drop should result, due to heavy starting currents 
and low power factor. It will be seen, therefore, that no 


transformers, starting motor, synchronising gear, &c., will 


be necessary in the sub-station, and the wages of attendants can 
be cut down to a minimum, since no expert is necessary ; 
besides, there is no fear of hunting, &c., and this appears to 
be a good off-set for the better power factor and efficiency 
obtained with a synchronous tet. Even taking account of 
the above, there are many cases where rotary converters are 
indeed preferable, especially where one generating station 
supplies only alternating current, and where the pressure can 
be maintained constant, but in double current stations where 
the pressure on the direct current side is regulated by the 
field rheostat, asynchronous machinery appears preferable. 

In a rotary converter sub-station it is essential to keep the 
primary voltage on the transformers constant, as otherwise 
the direct current voltage would vary, and therefore an 
induction regulator becomes necessary (this piece of appa- 
ratus was described in the ELECTRICAL REVIEW of January 
zrd last); it is preferably installed in the sub-station 
itself, on the high tension side of the system. 


THE ELECTRICAL TRADE OF THE UNITED 
STATES. 


In connection with the ordinary census of the United States 
for the year 1900, the Census Office at Washington has just 
issued a bulletin, which deals with the electrical industry of 
that country from the manufacturing point of view. The 
report extends to 55 large pages of close type, and includes 
31 tables, some of extraordinary complexity, so that although 
we may strive to note down some of the more salient features 
of the bulletin, it is impossible, in the space at our disposal, 
to do justice to the subject, or to the marvellous skill and 
patience with which the present document has been compiled 
by Mr. T. C. Martin, of New York. 

Allowing for the fact that the figures quoted do not 
include details of local companies interested in lighting, 
telephone, street railway, and other work, the following table 
shows at once the magnitude of the business in the U.S., 
and the manner in which it has grown during the past two 


decades: 


Dates of census 58 А | 1900. | 1890. | 1580, 
- Же M MGE IM ие 
Number of establishments | 580 189 76 
Capital. . $83,130,943 818,997,337 $1,509,758 
Number of salaried officials 4,987 683 7 
wage-earners ... 40,890 8,002 1,271 


3? 
Cost of materials used 
Value of products, includ- . 


ing custom work and re- | 
pairing ... — ...  ... $91,348,889 | $19,114,714 82,655,036 


7p p ee EON: JOINED CH UR ESTEE 
In drawing up this and the subsidiary tables, the latter of 
which cover the whole country, State by State, itemising 


; 
NW NENNT SW 


$48,916,440 88,819,498 81,116,470 


such little things as glow-lamp sockets, data coming from 
132 other concerns were studied, an inclusion of which would 
bring the factories up to 712, and the value of the products 
to nearly 8105, 000, 000. These, however, have been excluded 
to avoid overlapping, inasmuch as the latter firms are only 
partly electrical. Similarly, no acoount is taken of any 
description of bare iron or copper wire, nor of steel raila 
for trolley systems, nor of wood or metal poles, not of the 
various products of the electrolytio cell and the electric 
furnace. 

10,527 dynamos were built in 1900, the average capacity 
being 75 H.P. Of them 9,182 machines yielded direct current 
averaging 47 H.P. in size, while 1,345 alternators of 254 mean 
Н.Р. were constructed. The 5, 000-H. P. alternators at Niagara 
which develop current at 2,200 volts, are now small in com- 
parison with the new 10,000-H.P. machines; and as the 
latter give a 12,000-volt current at once, step-up trans- 
formers are dispensed with, Thus it happens that these last 
generators have cost only about $7 per H.P., whereas the 
10,000 odd dynamos mentioned above cost nearly $14 per 
н.р. Motors to an aggregate value of 319,505,504 were 
sold in 1900. Of these 15,284 were used on railways; 
3,017 (u.P. 8,220) for motor cars; and 97,577 (Н.Р, 
12,766) for fans alone. This latter employment for elec- 
tricity is specially valuable to the central station engineer, 
for as a fan takes about the same current as an ordinary 
incandescent lamp, and often runs all day long in the 
summer, while the lamp frequently burns only for an hour 
or two of a winter's evening, the adoption of these apparatus 
helps greatly to equalise the summer and winter load. 

Storage batteries to the value of 32,559,001 were made in 
1900, all of the lead-lead type; it is estimated Њаё 
$11,000,000 have been invested in these apparatus by 
central stations, isolated lighting plants, and street railway 
concerns, In New York the standard type of 44-cell car 
battery has been improved from a weight of 1,790 lbs., and 
a travelling radius of 28} miles, to a weight of 1,050 lbs., 
and a radius of 424 miles. These propel a vehicle with 
driver and two passengers weighing 5,300 lbe. altogether ; 
15 of the new type were in regular use during 1900, making 
average distances of 3,742 miles. Dry primary batteries 
were reduced in price during 1900 to a cost of about 10 
cents per cell, having originally been three or four times as 
expensive. The total value of carbons reached $1,731,248 ; 
S1, 263, 732 worth being employed for lighting, and 3136,679 
worth for brush manufacture. Out of 158,187 aro 
lights produced in 1900, only 23,656 were of 
the open variety; and whereas 73 cities use direct 
current enclosed arcs for street lighting, 326 cities employ 
series alternating enclosed lamps, deriving their current from 
constant-current transformers, 21 million 10-C.P. glow 
lamps, 3 million smaller ones, and 1 million larger ones were 
made in 1900, the total value being $4,000,000. Bulbs are 
getting smaller it order to economise glass and platinum ; 
but are larger than those of European lamps. 

The value of telephones constructed in 1900 was 
$10,512,412. In 1880 the Bell systems had a combined 
capital of 815,502,135, and employed 3,338 persons; by 
1900 the capital had risen to $300,000,000 and the number 
of employés to 33,000. These figures do not include the 
* independent "' systems so common in the middle and north- 
western States, whose capital amounts to another 
$150,000,000. In 1900 there was one instrument to every 
40 persons in the United States generally ; while in San 
Francisco, for instance, the telephones are 1:12 per head. 
Multiple switchboards are growing till it is said that one 
girl can deal with 100,000 subscribers at “ central.” 
There were 11 establishments making phonographs and 
graphophones, the value of their products reaching 
$2,246,274, the number of complete instrumenta being 
151,103. The value of the telegraph instruments reached 
$1,042,266 ; but the figures are misleading as so many rail- 
road and similar concerns make their own, and do not supply 
the public; in fact, $1,231,167 worth of the telegraph 
apparatus quoted was for police work, fire alarms, and 
similar special purposes, Insulated wire and cable made in 
1900 had a value of $21,292,000, but at the time mentioned 
no deep-sea cable was being manufactured in the States. 
91,147 pieces of warming, cooking and welding apparatus 
were constructed, having a total value of $1,186,878. 
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In 1900 there were 877 coal-gas factories in the States, 
whose capital amounted to 8567, 000, 506, and whose pro- 
duct was worth $75,716,693. The population of the 
States is nearly 75, 000, 000. On an average each person 
spends annually $3 with traction companies, $1:50 on 
lighting, $1:25 on “electric apparatus and supplies," 75 
cents on telephones, and 50 centa on telegraphs, fire alarms, 
&c, Altogether each citizen spends $7 per year on elec- 
tricity ; so that “at least one explanation of the rapid rise of 
the U.S. to its present position in international affairs and 
among the manufacturing nations may be found in this 
manifest willingness of its people to pay as much for elec- 
tricity as for bread." 


THE WOLVERHAMPTON EXHIBITION. 


(Continued from page 505.) 

Messrs, Норт & WILLETTS, of Cradley Heath, have an 
interesting exhibit of electric and other lifts, jacks, 
pulley blocks, &c. 
lift, which is shown in operation, is illustrated herewith. 

The motor, which is of the E. C. C. semi-enclosed multipolar 
compound-wound ty pe, drivesa worm of hardened steel, gearing 
with a machine-cut phosphor bronze wheel; the latter is 
enclosed in an oil-tight case, and is keyed to a steel shaft, 
which carries a cast-iron drum with four grooves turned in 
its periphery to receive the steel ropes. 


The driving mechanism of the electric 


Messrs. Mavor & CovrLsoN's exhibit at their stand con- 
nists mainly of an electric bar coal-cutting machine, made 
according to Hurd's patent. Messrs. Cowlishaw, Walker and 
Co., Ltd., of Stoke-on-Trent, are their sole licensees for the 
Midlands and Staffordshire districts. The machine embodies 
many improvements, the outcome of practical experience, 
which render it well adapted to meet the severe conditions 
of working obtaining in coal mines. The rotating cutter- 
bar is fitted with removable cutter picks, and is driven by 
gear which is entirely dust proof, and runs in an oil bath. 
The motor is designed to withstand, the roughest treatment, 
and is enclosed gas-tight. The machine automatically 
hauls itself along as the cut proceeds, at a readily adjust- 
able speed. Three sizes are made, of 12 to 26 H.P., and 


. capable of cutting from 2 ft. 6 in. to 6 ft. deep. The bar 


cuts its path into the face, and can be used either over or 
under, at the right hand or the left, and in either direction 
of travel. 

In the power department Messrs. Mavor & Coulson show 
the dynamo which they exhibited at Glasgow last year, 
coupled to a Robey engine. The set is capable of an output 
of 350 Kw. at 550 volts, at 90 revolutions per minute. 
This set was described and illustrated in our issue of August 
9th, 1901. Messrs. Rosey & Co. are also exhibiting the 
two vertical engines, of 100 I. H. P. each, coupled to Scott 
and Mountain dynamos, which they showed at Glasgow; 
these were described in the same issue. 

THE NaTIONAL Gas ENGINE Co. show seven of their 
machines, ranging in power from 2 to 85 B. H.. One of 
these is coupled to a multipolar dynamo, and is rated at 


MECHANISM ок ELECTRIC Lirr. (Hort & WiLLETTS.) 


The thrust of the worm is taken by a ball-bearing. A 
mechanical brake is fitted to the worm shaft, which comes 
into operation directly the current is interrupted, and an 
automatic device provides for opening the main switch at 
the limits of travel of the cage, to prevent over-winding. 
The speed controller is automatic ; the resistance cannot be 
cut out of circuit unless the lift starts, and the latter cannot 
be forced to start with an overload. Should the current 
fail from any cause, the resistance would be at once inserted 
in the armature circuit. ` 

The reversing switch is specially designed with several 
simultaneous bresks to prevent sparking, and is enclosed in 
a fireproof case; it is operated by a hand rope passing 
through the cage, in conjunction with a device which 
ensures that the switch shall not be left in an intermediate 
position. 

The cage is counter-poised with cast-iron balance weights, 
and is steadied by pitch-pine guides. An adjustable in- 
dicator can be fixed in the cage, which is set by the 
attendant before starting ; the cage will then stop auto- 
‘matically at the stage for which the indicator is set. 

The apparatus worked smoothly and with precision, and 
the simplicity of its construction, combined with the good 
workmanship with which it was executed, gave reason to 
anticipate that it would be found reliable in practice and in- 
expensive in upkeep. 


9.в H.P. NATIONAL GAS ENGINE AND DyNAMO, 


9 B.H.P.; this, as well as the 85 k. II. P. engine, was specially 
designed for electrical work. The latter is shown in one of 
our views as it would appear in working. The special 
features claimed for these engines are good lubrication, 
steady running and ease of access to the valves for cleaning. 
The ignition tube is of porcelain, and is supported at both 
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which are easily renewed, and every саге is taken to ensure 
the use of good material and workmanship. 

Messrs. THE MIRRLEES, Watson Co., Lro., of Glasgow, 
show two enclosed high-speed single-acting engines; one of 
these is of 60 I. H. P., running at 550 revolutions per minute, 
and has cylinders 10 in. and 14 in. in diameter, with a 
stroke of 7 in. The other engine is rated at 30 J. H. P., and 


CBoss-5 (ION OF MiRRLEES-WATSON ENGIY у. 


runs at the high speed of 700 revolutions per minute; this 
engine is couplec. to a dynamo by Messrs. Ma sor & Coulson, 
and has cylindzs 6j and 10 in. in diame’ er, 5 in. stroke. 
The cross-section herewith shows the e-.angement of the 
valve gear in this type of engine, The valves for both 
cylinders are worked by a single eccentric; the cranks 
splash into the oil reservoir in the bedplate, thus auto- 
matically lubricating themselves, the bearings and the air 
buffer pistons. The speed is controlled by a throttle governor 
mounted on the main shaft. 

Messrs. BuxsTED & CHANDLER, of Hednesford, exhibit 
an induced draught single inlet fan driven direct by a steam 
engine, both of the well-known Chandler patent type, and 
suitable for passing hot gases at a temperature of 600° F. 
from a battery of boilers into a smoke stack. The fan 
impeller is 54 in. diameter, and is provided with a large 


number of specially curved vanes, the exact length and 


curvature of which depend upon the special circumstances of 
each case and the duty required. This fan underwent a 
prolonged series of tests at the maker’s works, and it passed 
a volume of air equivalent to 50,000 cubic ft. per minute. 
The engine ів a 20-B. fl. P. compound, with single crank, 
suitable for 160 lbs. steam pressure, and the valves are 
worked by a lever which derives its motion from the con- 
necting rod. With this arrangement the economy of steam 
is excellent, the consumption being only 18 lbs. per 1. H. P. 
per hour when exhausting to condenser, saturated steam 
being used. The diameter of the high-pressure cylinder is 
5 in., and that of the low-pressure cylinder is 9} in.; the 
stroke is 7 in. The speed during the test was 425 revolutions 
per minute. 

A working model of a colliery ventilating plant is also 
shown, the fan being driven direct by the engine, and Messrs. 
Bumsted & Chandler have lately set to work a similar 
plant—a 16 ft. diameter fan with steel casing and evasé 
outlet, driven direct by one of theirengines—at the Littleton 
Collieries, Huntington, Cannock ; this comparatively small 
plant passes 300,000 cub. ft. of air per minute at 3 in. 
water gauge. 

A small and compact electric lighting set is also shown ; 
the dynamo, by Messrs. THOMAS PARKER, of Wolver- 

mpton, gives 35 amperes at 105 volts at 600 revolutions 
per minute, and is driven direct by a double-crank compound 
Ohandler engine having cylinders 2} and 4 in, in diameter. 


* 


Messrs, Bever, DonLiG & Co., LrxiTED, exhibit 
their latest design of combined steam dynamo. The engine 
is & compound Bever's patent high-speed balanced engine, 
with cylinders 6 in. high pressure, 10 in. low pressure, and 
6-in. stroke, running at 800 revolutions per minute, It is 
coupled to a four-pole generator, giving 40 Kw. at 230 volta, 
at 800 revolutions per minute, by the PH N IX Dynamo 
MANUFACTURING COMPANY, of Bradford. 

This type of high-speed self-contained engine has a high 
pressure cylinder and a low pressure cylinder on each side of 
the crankshaft, fall steam pressure acting constantly on the 
outer sides of the high pressure pistons, and acting inter- 
mittently and expanding on the inner sides of the low 
pressure pistons. The engines being balanced as regards 
pressures, revolving and reciprocating weights, they can be 
run at a very high speed with perfect steadiness and without 
vibration. All the working parts run in a bath of oil. 

The generator has a slotted drum armature with former- 
wound barrel winding. The armature conductors are of high 
conductivity copper strip, carefully insulated with pressspahn 
and mica previous to the winding being assembled. The 
core is built up of high quality soft-steel stampings, insu- 
lated from each other to prevent loss by eddy currents and 
hysteresis. 

The machine is designed with a positive fixed position of 
brush at all loads, will ran for two hours at 25 per cent, 
overload, and will stand 50 per cent. overload for con- 
siderable periods without injurious heating and absolutely 
sparklessly. 

The bearings are of the self. aligning spherical type, the 
length being three times the diameter of the shaft. Two 
oil rings are provided, which ensure a copious supply of oil. 

On this stand is also a three-throw motor-driven vertical 
pump, suitable for boiler feeding up to 250 lbs. per sq. in., 
or for pumping against a head of water up to 600 ft. The 
pump is driven by a 12-н.р. motor, by means of a Buffoline 
pinion gearing into a cut cast-iron wheel. The motor is of 
the semi-enclosed four-pole type for 230 volta, made by the 
Phoenix Dynamo Manufacturing Company, the output being 
10 B.H.P. at 800 revolutions per minute; the temperature 
rise does not exceed 80° F. above the surrounding atmos- 
phere after 6 hours’ run, The armature is of the slotted 
type, with former-shaped coils and barrel end windings, 
Hinged doors are provided for access to the brush gear, &c. 
The end bearing supports are so arranged that the motor may 
be bolted or fixed to any angle, i. e., to a wall or under roof 
girders, without affecting the lubrication. 

Another exhibit is one of Bever's patent duplex steam 
pumping engines, with 6-in. cylinders, 4-in. pumps and 
10-in. stroke, suitable for general pumping purpoees, boiler 
feeding, fire pumping, &c. 

The motor and three-throw pump is driven by the 
generator in connection with the high-speed engine, which 
at the same time lights all the lamps on the stand, in addition 
to the signs. 

The automatic slow-starting motor switches used are by Mr. 
H. Hodgson Wright, of Halifax, who is also the manu- 
facturer of the main switchboard. 

(To be continued.) 


THE DIFFICULTIES; THAT STUDENTS OF 
ELECTRICAL ENGINEERING MEET WITH. 


By A STUDENT. 


I AM a student, I think as a student, and I write as a 
student, and I write this little article on behalf of my fellow 
students, in the hopeithat in some small way I may give 
voice to the various difficulties that all students of our pro- 
fession, with whom I have come into contact, seem to meet 
with. Of course, all students do not meet with the same 
difficulties; problems that are insurmountable to some are 
perfectly simple to others, but still there are some things 


that nearly all of us experience difficulty with, and if only 


we stated our difficulties a bit more clearly, and spoke out 
more loudly, perhaps more trouble would be taken to guide 
us on the somewhat thorny path we have chosen. ' 
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From the mere fact that we are students, however, we are 
almost debarred from the use of the columns of professional 
papers; we are considered nobodies, or, at least, only some- 
bodies who are to do what we are told, to learn just what 
professors and mathematicians feel in the mood to teach us, 
and to believe that it is good to study tbis or that just 
because we are told it is good. 

If this little article, however, meet the eye of some learned 
professor steeped in dr and dy, or that of some eminent con- 
sulting engineer who has forgotten that heever was a student 
himself, and they should lift the finger of scorn, I would say 
to them, Beware! remember that the student of to-day is 
the engineer of to-morrow: remember that our engineering 
reputation is being attacked on all sides, and that, especially 
in matters electrical, other nations are actually worsting us. 
Remember that the seeds of instruction which you sow 
to-day will bear fruit to-morrow, and accordingly as you 
train us to-day, so shall our great engineering industry 
thrive or fall to-morrow. | 

. The training of electrical engineers has become of vast 
importance, and the subject has been under discussion, and 
much has been written by learned writers, but why shou!d 
not the student have his little say, the more so seeing that 
he is the person directly interested. | 

I would preface what I am going to say by the statement 
that I am only writing for a certain class of student, i.e., the 
average hard working, industrial student who is trying his 
very best to get on with the brains at his disposal. 

There are two other classes of student, firstly, the excep- 
tionally clever and brilliant student, to whom all things are 
easy, and come as second nature, and those of us who belong 
to this class are, alas, all too few ; and secondly, there is the 
well-known, and J am afraid, rather numerous class of ne'er- 
do-wells, who are students only in name. To these two 
classes of students it matters very little what system of 
training they undergo. "l'he one will be a success, and the 
other a failure, under almost any system. 

Now to work. I will try aud be as brief as I can. 

First, the student of electrical engineering has a some- 
what undefined idea that he is being taught much that will 
never be of any use to him in the future. "This does not 
appear to be the case in most other professions. For 
example, a medical student knows that when he learns how 
to perform an operation, or how to treat some snecial disease, 
that he is learning the work that he will actually have to 
perform himself later on. Take now the case of the engi- 
neer student. He knows well enough that when he is learn- 
ing how to draw a sine curve, or (in his practical work) 
how to clean wires and joint a cable, that in all probability 
he will never have to do this again in his life. 

At the outset of his training, then, the student is apt to 
be suspicious of what he is taught, and day after day he 
becomes more inclined to pick and choose for himself what 


special thing he will study, and what he will entirely leave 


alone. One student will have a leaning towards the prac- 
tical part of his work, and tell you that theory is all “ rot,” 
and “no good," and only fit for Professor “ Dryasdust.” 
Another student will not like to soil his hands, and would 
scorn the knowledge of how to use à hammer and chisel as 
being only of use to mere fitters. Another, while revelling 
in calculus, dislikes chemistry, and refuses to make “ stinks.” 
So we could go on, the chances being that the student, in his 
ignorance and inexperience, is apt to place among those 
things which he classes as no good, just the very thing that 
he will most require in after life. His position is deplorable. 
He says he has not time to learn everything; yet, what is 
he to learn and what is he to leave? Each professor and 
master naturally glorifies the one special subject which he 
teaches, and duly impresses on the unfortunate student that, 
whatever else'he leaves alone, it is to the utmost importance 
that he learns that particular subject, so that no help is to 
be had from those whose place it is to give help in this 
matter. 

Coming, now, to the chief difficulty that all students 
seem to experience, it is this—the want of combination of 


theory and practice. The relation between theory and prac- | 


tice should be most clearly shown; and yet, what is the case 
in practically every scientific institution that exists in this 
country ? Why just the very opposite; а broad and yawn- 
ing gulf, a veritable line of demarcation appears to be drawn, 


and the student feels this gap in his training, and seeks in 
vain for some bridge by wbich to cross. 

In the class room he learns much of mathematics, of 
trigonometry and calculus. He has all sorts of weird curves 


nnd waves of E.M.F. and current drawn for him on the 


black board. He learns how to talk intelligently of power 
factors, of the paralleling of alternators, and so on. In the 
* shops " he learns how to turn a commutator, to wind an 
armature, and so on, and generally the work of a fitter or 
electrician ; but, at the end of all this training, he still feels 
that he is in no sense an electrical engineer—and why ? 
because the work of the engineer is to apply theory to practice, 
and this he has never been taught. | 

All colleges at which electrical engineering is taught have 
now extensive laboratories, and the student is taught the work 
of testing. He is taught, for example, how to find the 
efficiency of a direct current dynamo, the different sources 
of loss of energy in it, how to determine the characteristic 
curve, how to test transformers and arc lamps, and so on. 
So far so good; testing is most useful and neces:ary work, 
but the thinking etudent and the one who wants to get on 
would like to go a step further. He does not rest content 
with testing somebody else’s work; he wishes to build a 
dynamo or a transformer of his own. 

Then comes the great difficulty; there is nobody to teach 
him how to do it. His professors being probably entirely 
theoretical men, cannot tell him how to wind an armature, 
while, when he goes through the shops the workmen, though 
they can tell him how to do this, cannot tell him why there 
are 48 conductors on it instead of 50. 

The subject then of the design of electrical machinery, 
the work to which the student hopes to devote his life, is 
never taught. No practical bearing is taught him between 
the results which he obtained from tests of apparatus in the 
laboratory, and as to how he is to apply the knowledge 
gained from these results to the design and improvement of 
similar apparatus in the future. 

The great connecting link between pure theory and the 
actual manual work of construction is missing, and the 
student, after finishing a lengthy course of theory and of 
“ shops," would still be at quite a loss as to how to construct 
a small dynamo or motor to fulfil given conditions. 

He has learned sufficient practice to be able to build the 
machine from drawings and data when supplied, and he has 
a suflicient theoretical knowledge to test the efficiency and 
power when he has made it; but if he were given the con- 
ditions of running and a piece of paper, and asked to sit down 
and work out the design and details, he would absolutely be 
at a loss to know how even to begin. He would have no 
idea as to how many commutator bars he should bave, as to 
what should be the ratio of length to diameter of armature, 
as to what magnetic leakage he must allow for, and so on. 
Surely all systems that neglect to teach these important 
points are gravely deficient. | 


(To be concluded.) 


CORRESPONDENCE. 


Sales. 


The able article which appears under this head in your 
issue of September 5th is so full of sound common sense, 
that all those who are interested in electrical sales should 
read it through carefully, and seek to apply its recommends- 
tions where it is possible to do so. You say :— 

“Tt is not so much in the actual manufacturing, as on 
the commercial side, that old-established firms in this 
country will have to adapt themselves to the requirements of 
the day.” 

Again you proceed :—“ There is no gainsaying the fact 
that many of the newer firms that have commenced business 
in this country are paying as much attention to this in the 
way of an efficient staff for dealing with their sales and 
their business generally, as they are to the actual manufacture 
of their specialities.” 

Then further :—“ A commercial organisation is а some- 
what difficult thing for an old-established firm to overhaul, 
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as in most cases it concerns more directly the directors und 
the principals themselves, &c." 

These are plain, indisputable facts, which must be obvious 
to all who are connected with the commercial departments 
of any of our large electrical undertakings, and the sooner 
those who are in authority realise these facts, and seek to 
remedy the existing state of things, the sooner will they find 
themselves, and their shareholders, in a position to pocket 
dividends, rather than lament the keen competition which 
they find in the English markets to-day. 

The need for reform is undoubtedly great, in order that 
we may compete with the pend! abun] foreigners, and show 
them that we can, and do, produce & superior article, and 
having produced it, are capable of effecting its sale. 

What is wanted is an “ efficient staff for dealing with the 
gales.” Yes, certainly; by this is not meant one who is a 
friend of a director—one who has so many shares in a con- 
cern, nor one who is а relative of a large shareholder, but a 
man who has secured and holds his appointment on his own 
merits, How many such men are there to-day ? I fear too 
few. 
The firms who are to succeed in the future must be repre- 
sented in their sales departmente by a man having an experi- 
enoe with the article on the sale of which his firm's dividend 
depends, A man is wanted who is able to bring the manu- 
facturer and the consumer into closer touch with each other, who 
can listen sympathetically to the requirements of the consumer 
and seek to meet his wishes without forcing upon him something 
he does not care for, while 4t the same time he will with 
courtesy and tact seek to bring the client into line with the 
improved productions of the manufacturer by tendering 
reliable advice, based upon his own personal experience and 
knowledge. | 

I have myself come across cases in which travellers and 
local representatives alike have not been able to give advice 
on the most sik matters without consulting the manu- 
facturers whom they represented. 

“ А commercial organisation is а difficult thing to over- 
haul.” No doubt it is, but are not some of our commercial 
departments of to-day quite out of proportion to the turn- 
over of the manufacturing departments; and likewise the 
amount expended on the clerical departments out of propor- 
tion to the amount expended on the production of the article 
to be sold ? 

Between the producer and the salesman there are too many 
people engaged making out statements, &c., &c., and thereby 
adding to the selling price of the article without a correspond- 
ing increase in its value. 

If the salesman, manufacturer, and consumer can be 
brought in closer communion with each other, I am con- 
vinced that the confidence and trade of the latter will be 
gained by the former. 

It would appear that to-day many of our large firms are 
endeavouring to carry on both & wholesale and a retail 
business, and do neither very successfully—if this is so, 
they may find a remedy if they will advertise freely, and at 
the same time judiciously, then convert every man in the 
trade into an advertising medium by offering such terms as 
shall make it worth their while to become active selling 
agents; for after all, those who are engaged in the trade are 
the persons most likely to influence business, The creative 


department, recommended by Mr. Young in your current issue, 


would not be necessary if manufacturers would give a 
from salesmen, 


E. M. F. 


judicious consideration to suggestions 
though emanating from the consumer. 


September 24th, 1902, 


In view of the oft-repeated outcry that foreign competi- 
tion is ruining our home markets for electrical goods, a few 
comments on the commercial side of electrical manufacturing 
may, I think, be of interest. | 

Ав 8 fact, this foreign competition is at last beginning to 
fade away in the back-ground, and in its place we find our 
home manufacturers, after having increased their powers of 
production far beyond the increased demand in electrical 
goods, setting np amongst themselves a competition and 
fight for business, quite as intense as that which prevailed 
when our foreign friends, with their large installations, cheap 


/ 


labour and early state of preparedness, were flooding this 
country with their cheap goods. It requires no prophet to 
point out that the old style of competition, with its heavy 
margin of profit, cannot continue indefinitely. Even now 
prices are falling in a most erratic manner. The writer, 
after comparing prices quoted on many contracte during the 
last 12 months, is convinced that in many cases the tenders 
accepted will not bear sufficient profit for the successful con- 
tractors to enable them to stand by the users of their 
appliances in the manner which sound commercial instinct 
teaches is the keynote to a successful name. 

As а result of this keen internal competition, it is certain 
that only those firms having first-class outside staffs, in 
addition to most skilful engineers at home, will be able to 
survive the inevitable struggle, for in the future, success 
will depend equally as much upon the commercial element 
as upon the manufacturing ability, from the fact that 
modern shops of repute all possess the highest and latest 
developments in mechanical appliances for economical pro- 
duction, and, therefore, amongst the best of them the 
difference in shop cost is во little, that competition will surely 
resolve iteelf into one of keen rivalry between the salesmen 
as to who shall display the greatest selling ability and tact, 
and so take the bulk of the business. 

These competing firms will all, of necessity, be forced 
into establishing highly trained commercial organisations, 
always in touch with ‘the changing requirements of the 
public. Concerns manufacturing electrical appliances, by 
reason of the peculiar highly scientific developments in their 
trade which we see taking place day by day, must be in a 
position to advise their clients as to the best and most suitable 
methods to adopt for particular needs, and to those firms 
who place their selling staff in a position to give the soundest 
advice with the minimum of trouble to the purchaser will 
the preponderant weight of business accrue. 

One reason why foreign competitors have sold in the 
past, and, indeed, still sell their manufactures better than we 
do, is that their selling organisation shows greater ability, 
enterprise and energy. They can certainly teach us more in 
this branch of the engineering business than in any other, 
and they deem the selling part of their business of the 
greatest importance, and cultivate it in many instances more 
carefully than the manufacturing side. It is in this fact 
that their success has hitherto mainly lain, and the only 
way to compete successfully with their manufactures is to 
imitate them in this particular, and to establish well-trained 
staffs of engineering salesmen, trained in the shops, in the 
schools and in the departments, with a good organiser at 
their head, keenly alive to the requirements of his customers 
and to the interests of his company. 

Т. w. Shefüleld, A. M. I. E. E. 


Seplember 25th, 1902. 


A Question of Trade Etiquette. 


The letter of your correspondent, ** Puzzled," touches a 

matter which needs ventilation in the interests of honest 
trading. 
We have had several claims for commission under some- 
what similar circumstances, where the orders for electric fana 
were obtained through architects or consulting engineers in 
keen competition, quite independent of the contractors. 

We have also recently had a claim for commission on a 
motor for driving machinery from a firm of contractors who 
are doing the wiring, of whose existence we were unaware 
until we received their letter, as follows :— 

Dear Sirs,—As the order has now been placed with you fora 
motor for of here, and as we are doing the wiring 
of this building, and would have got the order for the motor had 
you refused to supply direct, we will be glad to have your remit- 
tance for the usual commission (viz., 10 per cent.). 

This order was received in competition through a consult- 
ing engineer, and we quite fail to see the justice of the con- 
tractors’ claim for commission. There is, however, another 
point to consider, viz., as the wiring, and probably the 
connecting, starting, and subsequent care of the motors may 
be in the hands of the contractors, it becomes a question as 
to how far the non-payment of the commission claimed may 
prejudice the satisfactory working of the motors. It isa 


very easy thing to queer a motor and lay the blame on the 
E 
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maker, causing him considerable trouble and loss, and it is 
not impossible that firms capable of making the claims 
stated would take the action indicated. We look upon such 
claims as little less than blackmail, and think that quick and 
decisive action to prevent them should be taken by somebody 

having the requisite authority. 
We prefer to supply through the trade, but are in the 
hands of the buyers. 
| | Annoyed. 


Electric Hoists. 


I have only just seen “J. G. Y. D. M.'s” letter, and am, 
consequently, too late for your next issue, but perhaps it may 
be still worth while to make a suggestion. 

It appears that the trouble experienced is entirely due to 
the want of a margin within which the motor may be stopped. 
Why cannot this be provided by the introduction of a spring 
connection in the gear ? 

For instance, the winding drum or the worm might be 
connected to its shaft by & helical spring after the manner 
of the roller of a spring blind. 

This would allow the motor to make a number of revolu- 
tions after the table had come in contact with its stops, 
would act as a brake to the motor, and would assist in 
starting the reverse movement. 

If thespring were on the drum shaft; probably the magnetic 
brake could be dispensed with, the worm gear sufficing to 
hold the spring compressed. 


Wandsworth, S.W. 
September 24th, 1902. 


W. S. Boult. 


Mechanical Engineers for Electric Generating Stations. 


Owing to pressure of business, I have been unable to reply 
to your correspondents, “ Тһе Shift Engineer, and “А 
Member of a Purely Electrical Staff.” 

If you will kindly grant me the space, I will do 80 now. 

“ The Shift Engineer” takes exception to my statement 
that the fitter or station superintendent runs the station. 

Who really runs, &c., of course means—who maintains the 
plant in thorough working order ? 

The work of starting-up, &c., the steam sets, is performed 
by the engine drivers (the shift engineer, by the way, is not 
allowed to handle the engines); the time to do so is governed 
by the load on the station, &c. Then your correspondent 
thinks that 1 have very imperfect ideas of a shift engineer's 
life and the detail of an ordinary electricity works. 

May I inform him that I have had over 15 years' practical, 
mechanical, and electrical engineering experienee, and have 
held the post of station superintendent in a station of several 
thousands KW. capacity, so comment is needless. 

I assure him that it is quite true that many assistants 
cannot take indicator diagrams, or make steam consumption 
teste, but I do not sce how the fact reflects on the chief. 
Does your correspondent mean that the chief ought to teach 
the assistants these things ?. I maintain that they ought to 
know their work before being appointed as shift engineers. 
This bears out my remarks in a previous letter tbat the 
majority of the so-called shift engineers are totally incom- 
petent, they are neither mechanical nor electrical engineers, 
but merely shift station attendants—unekilled labourers ! 

I до not propose to take your correspondent’s advice to 
take a post similar to the one he occupies, commanding 25s. 
per week, but if I had equal abilities to his own, I should 
think I was not badiy paid for my work. 


„A Member of a Purely Electrical Staff says that by 


my own showing mechanical engineers who are chiefs of 
electricity works, surround themselves with purely electrical 
assistants. I said nothing of the kind. I pointed out 
that the chiefs were surrounded by incompetent labourers, 
the reason being that they could not offer sufficient salaries 
to induce either mechanical or electrioal engineers to take 
the posts. (I'm quite aware that in some stations the shift 
engineers are really engineers—not in name only.) — — 
Chief engineers, as a rule, do not look upon electricity as 
the “ great unknown,” if А Member of a Purely Electrical 


Staff" does. They perfectly understand its generation апа. 


distribution, so they have no need to be in terror of it, as 
your correspondent erroneously concludes, - | 


Your correspondent’s remarks about the shift engineers 
supplying the brain, and the fitter or station superintendent 
doing the actual work, merely support my statement that the 
so-called shift engineer is utterly useless, because a competent 
fitter or station superintendent has brains enough of his own, 
so does not need the advice of any one else. Moreover, he 
generally looks with ill-concealed disgust on such brainy 
individuals as your correspondent represents, who move 
about the engine room with their hands in their pockets 
because they are incapable of performing real work. I must 
still maintain that not 1 in 20 of the so-called shift 
engineers is able to indicate engines or make consumption 
teste—the ordinary duties of an engineer in charge of steam 
plant—because I have proved it by long experience, and it is 
common knowledge to chief engineers who have dealings 
with this class of labour. The remainder of your corre- 
spondent’s letter is only impertinent, so I pass it over without 
comment. | 

In conclusion, 1 may say I see no reason to alter my 
opinion, and it is the opinion of every competent station 
engineer, that the majority of so-called shift engineers (men 
who are neither mechanical nor electrical engineers) ere quite 
incompetent and useless. 
| Albert E. Vezey, A. M. I. M. E. 


London, S. E., September 30th, 1902. 


THE OLD AND THE NEW ELECTRICAL 
THEORY. 


By ALEX. P. TROTTER. 


(Continued from page 408.) 


Bur the simple jelly theory, even if the penetrability 
presents no difficulties, will not fit all the conditions, and it is 
probable that if ether be rigid, its rigidity is not of so simple a 
kind. It has been suggested that its rigidity is derived from 
fast motion, as the quasi-rigidity of a top or hoop; or of a 
chain, which when hung from a rapidly revolving pulley 
will remain bent, like a rod of lead, when it is struck, and if 


lifted off on a sheet of glass, will for a very short. time 


remain stiffly standing up on end, until its motion is stopped 
by the friction.“ 

„The elastic solid theory," writes Glazebrook, taken 
strictly, fails to represent all the facts of experiment ; we 
have learned an immense amount by its developments, and 


have been taught where to look for modifications and 


improvements.“ t 

Many different hypotheses have been put forward to 
describe (not to explain) the structure of the ether, but it 
has been found that each has failed to describe all the 
facts. The first dynamical hypothesis was that of the 
vortex ether of Lord Kelvin ; that gave place to a turbulent 
ether or vortex-sponge theory, the rigidity in both cases 


being of the same kind as that of a spinning top. The diffi- 


culties that, present themselves are not only such facta as the 
anomalous dispersion of light, which can be investigated and 
subjected to exact measurement, but conditions such as the 
connection between ether and gross matter, by which vibra- 
tions set up in the latter are imparted to the former. 
Helmholtz wrote :—‘ The change which takes place in a 
medium which transmits vibrations (whether electro- 
magnetic or light vibrations) is a change in the electric and 
magnetic polarisation of the medium. In order to explain 
the propagation of light in space which is free from all trace 
of ponderable material, one must assume a medium in the 
electromagnetic theory of light. This medium extends 
throughout space. In so far, this is the same assumption as 
is made in the undalatory theory of light ; but while in the 
latter theory one must ascribe to the ether the properties of 
a solid elastic body (7.e., we make in this theory an assump- 
tion regarding the internal structure of the ether), it is not 
necessary to make any such assumption regarding the ether 
J) 8 


*Sir W. Thomson, Popular Lectures and Addresses, Vol. i, 
p. 151. uu | Er 

t Glazebrook, Report on Optical Theories," British Association, 
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of the electromagnetic theory. It is only necessary that this 
ether be capable of being magnetised and electrified (as 


a dielectric is eleotrified i. e., in Faraday's words, it must be 


ý с жын of being polarised.” *) . | = 
The word polarisation, as blessed as * Mesopotamia," has 


been employed by some writers to disguise their ignorance, 


and has been worked to death in a dozen totally different 


branches of science. Helmholtz and Faraday use it, however, 
in the widest and most general sense. 
ETHER DISPLACEMENT. 

“Some might say that the distinguishing feature of 
Maxwell's theory is his dielectric displacement. But it is 
scarcely that, strictly. For that a dielectric medium was put 
into a state of polarisation by electric force was Faraday's 
idea, and this polarisation is only another name for electric 
displacement. Whether we call it displacement or polarisa- 
tion does not matter ; the important step made by Maxwell 
was the recognition that changes in the displacement con- 
atitute a real electric current (though without dissipation 
of energy in Joule-heating) . . . . accumulations are done 
away with altogether, and with their abolition the fluid or 
fluids become meaningless. As regards the term displace- 
ment, though it may be objected to as misleading, suggesting 
a real displacement in a certain direction, whereas the 
phenomenon, though undoubtedly having some directional 
peculiarity, is probably not of the nature of a simple dis- 
placement f That this is so probably arises 
from the fact that the rigidity of the medium is not simple 
rigidity. It will not do to attribute displacemente, or the 


propagation of displacement, to the stress and elasticity of 


the medium—this is merely giving the facts names. 
“The property of exerting stress when strained is called 
elasticity the nature between configuration and 


force remains as mysterious as ever. We can only admit 


the fact, and if we call all such phenomena, phenomena of 


elasticity, we may find it very convenient to classify them 


in this way, provided that we remember that by the use of 
the word elasticity we do not profess to explain the cause of 
the connection between configuration and energy." { The 
game may be said for the word * polarisation." 

To give a fact a name, and then to think that a step has 
been taken in the intelligent description or the under- 
standing of that fact is a very common mistake, and one 
which has done much to impede science. This evil is being 
recognised to-day, and no better example of the deliberate 
avoidance of this mistake can be given than in the name 
“ X ray" modestly given by the discoverer to that which is 
now very properly called Róntgen rays. Electrical resist- 
ance, catalysis, and vitalism are names which pretend to 
give information. 

Maxwell propounded, with important reservations, a 
mechanical hypothesis to account for electrical and magnetic 
phenomena. “ І think,” he wrote, $ “ we have good evi- 
dence for the opinion that some phenomenon of rotation is 
going on in the magnetic field; that this rotation is per-. 
formed by a great number of very small portions of matter, 
each rotating on its own axis, this axis being parallel to the 
direction of the magnetic force, and that the rotations of 
these different vortices are made to depend on one another 
by means of some kind of mechanism connecting them. The 
attempt which I have made to imagine a working model of 
this mechanism must be taken for no more than it really 
18, а demonstration that mechanism may be imagined capable 
of producing a connection mechanically equivalent to the 
actual connection of the parts of the electro-magnetic field." 

‚ To account for the transmission of rotatton in the same 
direction from one molecular vortex to the next, Maxwell 
imagined between them a number of spherical bodies which 
roll like idle wheels in machinery, driving without slipping. 
The following are some of the results of this hypothesis :— 
(1) Magnetic force is the effect of the centrifugal force of 
the vortices. (2) Electro-mugnetic induction of currents 
is the effect of the forces called into play when the velocity 
of the vortices is changing. (3) Electromotive force arises 
from the stress on the connecting mechanism. (4) Electric 


* Helmholtz, “ Electromagnetic Theory of Light,“ p. 24. 
t Meaviside, I., 47777. 
| Н 81855 Maxwell, Matter and Motion,“ р. 70. 
ork Maxwell, Electricity andi Magnetism,” Vol. ii., p. 831. 


displacement arises from the elastic yielding of the connect- 
ing mechanism." 

This hypothesis of rolling wheels and spheres which, 
Maxwell was careful to point out, must be taken for no more 
than it really is, has been elaborated by Prof. Oliver Lodge 
(one of the few leading electricians who seem to cling to the 
* thinginesg " of electricity) in his © Modern Views of Elec- 
tricity.” — | 

The displacement theory is not advanced sufficiently to 
enable it to be expressed in language which Faraday would 
have understood, but that need not deter us from weeding 
out bits of the old and abandoned theory which block our 
path, and cultivating bite of the new theory which are likely 
to develop and bear fruit, and should our work be more 
destructive than constructive, we, at least, substitute clear 
ground on which something may be done, for a jungle which 


impedes all progress. 
WHAT Is ELECTRICITY ? 


Signals from the deck to the engine room of a steamer are 
sometimes sent by merely twisting one end of a rod, and 
causing pointer to turn in front of a dial and a hammer st 
the other end to hit a bell. There is no longitudinal 
motion of the rod; that which travels along it is a twist. 
But we gain ncthing by saying that the bell was rung by 
* twisticity," or by asking whether “twisticity” is a fluid 
or a force, Again, by using a mechanism like a centri- 
fugal governor as a receiving instrument, we could apply a 
continuous twist, causing the wire to revolve at different 
apeeds ; or, again, we could send signals by using a mechanism 
like an inertia governor, signals being given by altering the 
rate of change of twist. The relative position of the parta of 
such a governor would be the same at different speeds, bnt 
they would temporarily alter in position while the speed was 
changing. We cannot conceive this change to go on in- 
definitely, but a rapidly reversed twist can do so, and this 
would cause a succession of signals. 

There is a superficial analogy here with electrical trans- 
mission. Magnetism appears to be associated with, or to be 
the evidence of, a steady twisting strain in the ether. Elec- 
tric current (whatever that may ‘really be) is in one sense 
generated by, or in a more intelligible sense, the evidence of 
a change of magnetism, and the magnitude or strength of 
the current is a measure of the rate of change of the 
magnetism. Currents generated in such a manner are 
necessarily transient, but we can study their effects if a 
succession of alternate currents be set up. 

Alternations following each other 5 or 10 times per second 
are used for magneto bells for telephones ; from 25 to 120 
per second for ordinary electric lighting and transmission of 
power; from 50 to 40,000 per second for telephones. Then 
comes a long gap, and from 500 million to 100,000 million 
per second the alternating disturbances which accompany or 
are set up by alternating currents will affect, Hertz receivers, 
and may be used for wireless telegraphy ; then another gap, 
and from 170 million million to 395 million million we have 
currents which can be perceived as radiant heat, and from 
395 million million to 770 million million we have visible 


| light, and beyond this, up to 2,000 million million is actinic 


or chemical radiation, and, possibly far beyond this, Róntgen 
rays. There is no reason why these gaps should not be 
filled in. The production of the alternate currents presents 
but little difficulty, but we have no organs in our bodies or 
instruments in our laboratories that will perceive or respond 
to them. It is not inconceivable that the higher vibrations 
may directly affect the brain, and it may be fancifully 
suggested that the emotions which are produced by colours 
and music are the result of high overtones. 


(To be continued.) 
— v —PBEÜ + 


Manchester.— Under the heading of an Electric 
Auditor's Notes" Mr. B. Norbury Williams deals at large and 
rather severely with many matters. He says Troublous days lie 
before the Electricity Committee. The best men in the city are 
wondering what is going to happen within the next few years. Its 
expenditure is becoming appalling. What will ita income be? 
We have been rejoicing at the early prospect of £150,000 yearly 
profit from our tramways. Will a slice of this have to bw cut off in 
order to make up electritity deficits? "Time will show.” 
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FEED WATERS AND THEIR ACTION ON 
BOILERS. | 


\ 


- By CLIFFORD A. BOWEN. 


IT is passing strange, the amount of ignorance displayed by 
the average engineer with regard to the proper treatment of 
his boiler plant; everything that can be seen and heard 
going wrong is rigidly looked after, but the unseen is never 
thought about, and even when the effects of the unseen 
become apparent, as in the case of scale pitting and boilers 
Jaid by for cleaning, still a glorious passiveness with regard 
to the proper treatment of the feed is shown, resulting each 
year in a heavy bill debited against the boiler plant, which 
might have been very mach reduced if only the engineer 
had shown some slight knowledge, leaving aside for a moment 
the economy derived from the use of fairly pure water. Look 
at the evils of scale, the risk of life to the boiler attendants, 
owing to the over-heating of the plates. When one comes 
to reckon up the hundreds of deaths due to neglect of 

Пегв, the misery and want thrown down upon the 
shoulders of the innocent, through the breadwinner of the 
family being killed by defective į boiler plants, defects 
caused through gross ignorance on the part of those whose 
duty it is to understand the proper management of boilers, 
one feels that it is time something was done to make 
them feel their responsibility, Water is never found 
absolutely pure; it always contains impurities in а greater 
or lesser degree, depending from what district it is taken, 
and from what body of water. The water taken from a river 
or lake is very much better for feeding a boiler than the water 
taken from a deep well, because the former is mostly surface 
water, which has not sunk deep enough to have absorbed very 
many impurities, though it may have more suspended matter ; 
this is easily got rid of by filtering or by allowing it to settle, 
while, on the other hand, the water taken from wells con- 
tains a lot of impurities injurious to the boiler, which can 
only be taken away by very careful treatment. 

Water may contain very many impurities. The following 
are the principal which will be dealt with, and which are 
split into bases and acids: — Bases: soda, ammonia, lime, 
magnesia, iron; Acids: sulphuric, carbonic, nitric acids; 
and organic matter. 

Rain passing through the atmosphere absorbs a large 
amount of carbonic acid gas. Carbonic acid has a most 
pernicious influence when present in water, from an engineer's 
point of view, dissolving and absorbing impurities which 
would otherwise be only slightly soluble in water. For 
instance, lime : the more carbonic acid there is in water the 


ter the amount of lime there is absorbed, especially in - 


‘districts where the strata are of chalk or limestone; the 
greater the depth from which the water comes, the more 
carbonic acid it contains ; consequently, thegreater theamount 
of lime in solution. ‘Therefore, when heat is applied to the 
water carbonic acid gas is driven off ; the lime becoming 
. insoluble falls down as a precipitate. This takes place in 
the boiler a8 soon as the feed (cold) enters; some of the 
precipitate is carried about with the circulation in the boiler, 
and is deposited in corners; the rest adheres to the hot 
plates, forming а soft, chalky scale. Should there happen to 
be any oil or foreign matter of a greasy nature in the boiler, 
the plates become coated with a greasy film, upon which 
the precipitate sticks and becomes baked into a hard scale, 
and all the blowing down in the world will not dislodge 
it. In consequence, serious overheating of the plates occurs 
where the deposits are greatest. One would have thought 
that in water-tube boilers, where the circulation is so very 
rapid, there could hardly be any scale deposited, but 
this is far from being the case owing to the rapid evaporation ; 
the deposit of lime comes into contact with the hot tubes, 


more so than with a Lancashire boiler, and soon coats the 


tubes with a layer of scale; especially is this the case when 
oil or greasy matter is present. When scale forms and becomes 
very thick, besides the loss due to the insulating properties of 
the scale, the tubes are seriously overheated and acquire a 
very much higher temperature than the water ; the scale not 
being able to expand and contract at the same rate as the 
tube, gets loose, and gradually falls away from the heated tube, 


Water rushing upon the heated tube or plate generates a 
rush of steam, when, besides a sudden rise in pressure, there 
may happen one or two other things. The tube being weakened 
in consequence of overheating, cannot stand the strain 
of this sudden rise in pressure, and it collapses, or 
the crown buckles in. If the boiler happens to be strong 
enough to stand the strain, serions priming takes place ; the 
sudden rush of steam carries water over with it, and the 
probability is that the cylinder covers may come off the 
engine. Scale, say, m in. thick in a boiler fed with water 
having organic matter, is decidedly beneficial, but a greater 
thickness should not be allowed. In all water containing 
organic matter there are to be found free acids which attack 
the tubes and plates, causing excessive pitting and corrosion ; 
so that if a slight scale is formed either naturally or by 
washing with a thin mixture of cement, it protects the iron 
from the action of the acids ; but where the water is drawn 
from wells where the strata are chalk, all scale 
should be removed as often as possible. The low 
due to scale in boilers is enormous, and too much 
care cannot be taken to ensure pure water for boiler feeding 
purposes ; for instance, the resiatance of scale does not 
increase in the same ratio as the thickness; it incresses 
faster, as ,', in. causes a loss of 12—15 per cent., while 
} in. causes a loss of from 35 to 40 per cent. As I have said 
before, the calcium carbonate contained in water is almost 
directly proportional to the amount of carbonic acid, 
That being the case, the only economical way of effecting 
the removal of calcium carbonate is to have settling tanks 
of some kind, and where the water only contains carbonate 
of lime, add lime; the amount of lime neceaeary is about 
1 oz. for every degree of hardness per 1,000 gallons, so that 
if the water is, say, 16° hard, then for every 1,000 gallons 
passed into the settling tank add 1 lb. of lime, and stir. The 
above may be slightly in excess of the amount determined 
by the chemical equation, but, in practice, it is advisable to 
deal in round numbers; also you are sure that the water is 
thoroughly treated. It is, however, advisable not to have 
too great an excess of lime. If there is any objection. 
to the rough method of adding lime, there is another 
way, and that is, to add lime-water—which really comes 
to the same thing as adding lime. To water in à barrel 
or other receptacle add lime, shake, and allow the water to 
dissolve as much lime as possible ; allow to stand and settle, 
and decant the clear liquor, then add 8 gallons of it per 
100 gallons per degree of hardness, In both of the above 
cases the lime combines with the carbonic acid and 
precipitates as Ca CO, also liberating the carbonate 
which was soluble in the presence of the carbonic acid. 
If the lime-water plan be adopted, the lime-water should 
be used as it is made, as it will not keep up to full strength. 
The test for lime-water is as follows: it must impart a 
strongly marked brown tint to turmeric paper, and give 8 
not too inconsiderable precipitate with carbonate of soda. 

Sulphate of lime is a combination of sulphuric acid and 
lime (Ca 80,); the quantity of sulphate of lime held by 
water is very much less than carbonate of lime owing to the 
fact that carbonic acid has no effect upon its solubility, 
and a very good thing it is that such is the case, for 
sulphate of lime in a boiler is most objectionable on account 
of the hardness of its deposit, which is most difficult to 
remove, adhering to the plates with a scale resembling stone. 
Sulphate of lime, like ordinary salt, is different from most 
other soluble bodies, insomuch as it is more soluble in a 
lower temperature than in a higher. Marignac found 
that at | 

32? F. 1 gall. could contain 133 grains, 
104° ^ " 149 „ 
212° » » 121 , 


Tilden and Shenstone carried their experiments farther, 
and found that at | 


284? F. 1 gall. could contain 54 grains. 
473° 12°6 „ 


во that the idea that most péople have that sulphate of lime 


50 9 


Can be precipitated simply by heating is quite wrong ; it can 


= Gone: im the case of, carbonate of lime, for the car- 
li nic acid ig driven off, and the carbonate or bicarbonate of 
SAS falls to the bottom of the vessel.in which it is heated. 
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Sulphate of lime not being affected by carbonic acid being 
driven off, and being soluble in hot water, and as water con- 
tains only a small quantity, from 1 grain to 10 or 12 grains 
per gallon (it is very rare that one sees 10 grains in natural 


water, generally it is from 3 to 6 grains per gallon), it fol- ` 


lows that it can only be precipitated in two ways. One of 
these is universal in places where the plant is neglected, 
viz, by evaporating till the water reaches satu- 
ration point and deposits all its sulphate on the 
plates and tubes, cementing the carbonate of lime. 
which is there into a hard stony scale, which is 
not affected by the blow down, should the man in charge 
by accident remember that boilers should be blown down. 
The other method is the addition of soda ash or bicarbonate 
of soda, tri-sodium, sodium fluoride, caustic soda, tannate of 
soda ; these are all used with success against sulphate of lime, 
and also any acids that may be present from the unstable 
salts of the chlorides, nitrates and sulphates; also sugar 
stuffs and oak bark and leaves are used. The above alkalies 
all tend to attack the sulphate of lime, and turn it into 
carbqnate of lime and sulphate of soda, or tannates and fluorides 
of lime and sulphate of soda ; the principle underlying all 
these agents is the same, viz., to convert the hard scale- 
forming sulphate of lime into a light flocculent precipitate 
(carbonate of lime) which can be blown out through the 
blow down ; the sulphate of soda remains in solution, and 
does not deposit till the water in the boiler has 
become highly concentrated, which it can only do by neglect- 
ing the blow down. If the solution in the boiler becomes con- 
centrated, the brass fittings in the boiler are very liable to be 
attacked. Take a 5 per cent. solution of soda in water and add 
3 lbs. of it to every 100 gallons used. The addition of the soda 
water is got correctly by trial in the following manner: Add 
tothe settling tank the above amount of soda water ; then after 
stirring and allowing to settle, take a test tube and fill it 


with the treated water, add a drop or two of pheriol- | 


phthalein in alcohol You have not enough soda water in 
the water unless it turns a faint pink—the fainter the 
colour the better; should you have a pronounced pink 
turning as far as red, you have an excess of scda, and 
should in future reduce the amount. | 

The addition of soda solutions not only renders the 
sulphate of lime less harmful, but also the sulphates and 
chlorides of magnesia, acting upon them in the same way. 
Chlorides, and, for the matter of that, sulphates of magnesia 
are decomposed upon the application of heat, giving off 
hydrochloric and sulphuric acids, which, in the presence of 
the sodium salts, immediately combine, and are rendered 
harmless. Should there be no soda present, then the acids 
promptly attack the plates. 

(To be concluded.) 


THE EXPERIENCES OF A TELEGRAPH : 


ENGINEER IN PERAK STATE, 1898-1901. 


By D. P. REID. 


On my arrival in Perak I was sent up to the town of Ipob, in Kiuta 
Valley, and not having any furniture with which to fill my unfw- 
nished bungalow, I was compelled to sleep on the top of the large 
wooden case containing a bass violin, which some humorously- 
inclined person had advised me to take to this most unmusical 
country. 

I did not sleep on thís my first night in Perak; the bed was hard, 
and the heat trying, whilst other disturbing influences soon made 
themselves evident. 

Dy the lamp light I saw dozens of lizards running abont the walls 
and ceilings catchiog flies, moths, and other small insects, and the 
whole place seemed infested with insect life, chírping and screech- 
ing, until I shuddered agnin. 

Then bats made their appearance, flying through and through the 
rooms, which are only separated by partitions about 9 ft. higb, 
whilst all the fanlights above doors and windows are open, no glass 
being used. The houses are made of wood. 

Rats, too, came in their numbers, and there was no means of 
stopping their revels, which were accompanied by uncanny noises 
in the roof loft. | 

At this juncture I began to feel as if there “was no place like 
home;" but when morning came, with its mechanical rising of the 
sun at 6 a.m., all was changed, and my serenity once more restored, 
though my back and bones ached painfully, as might well have becn 
capected from the nature of my bed. mM 


* 


In time I was able to get a few articles of furniture together, and 
a good bed, but I am sure I did not sleep properly for the first six 
weeks of my residence. 

At meal times the ants are very troublesome, and in order to 
keep them off your table, it is necessary to stand the tatle legs in 
basins of water; but, in spite of this precaution, the ants, which 
are ingenious engineers, are able to construct a sort of bridge from 
the edge of the basin to the table leg, and once communication 
is established, they appear in hundreds on the table cloth. 

These insects I learned to admire, for besides being quite harm- 
less and clean, they are the scavengers of the floor, and carry away 
dead flies and any small pieces of food, &c., which may drop from 
the table. | | 

To a fresh arrival in tbe East the bullock causes much irritation ; 
that beast is a thorough Easterner and takes his time, in tortoise 
fashion, as he bears his burden, and & man fresh from the home of 
vigour feels inclined to push here and kick there, but allis of no 
avail. The East is as it Always has been,and possibly always will 
be, a slow and sleepy side of the globe; there is an early grave 
awaiting the man who “ tries to hustle the East," and I am at one 
with Rudyard Kipling in his epigram referring to that doleful side 
of the question. 

At home the saying is, Never leave till to-morrow what you can 
do to-day,” but the motto of the East is, “Hodie non cras," and 
oftentimes one has to be content with doing just what he can, for he 
cannot always do what he wil. Many times have I tried to push 
work on, without avail; the excessive heat, and irritation at not 
being able to carry out what is wanted in a given time, remind you 
that you are not at home. 

Perak and the neighbouring States, comprising the Straits Settle- 
ments, are famous for their tin mines; tbese alone supply about 
two-thirds of the world’s tin, and are chiefly worked by Chinamen. 

The climate is damp, and the heat trying, varying from 75° F. on 
very cold mornings, to 95° F. in the shade, whilst the sun sends the 
thermometer to about 130° F.; one had therefore to be well pro- 
tected by wearing a thick pith topi (hat) shaped like a fisherman's 
sou'wester and about 1 in. thick,! and a thick Chinese pyong 
(umbrella). 

Owing to the great glare thrown from the roads, some of which 
are made of marble, it is well to protect one's eyes with blue 
goggles. 

The usual comforts of home life are lacking, and the butter, which 
is bought in tins, is nearly alwsys in a liquid state, and has to be 
served with a spoon, whilst fowls and other meat foods required for 
meals must be cooked within an hour or so of their being killed ; 
fresh meat will not keep. 

A striking instance of the sad side of life in the tropics is that you 
might cee and talk to a friend first thing in the morning, a:-parently 
in good health, and in the afternoon meet his funeral procession. 
The heat spares nothing, and sanitary conditions demand an early 
burial of the dead. | 

Turning now to more technical matters, the railway telegraphs 
are necessarily of the simplest kind, owing to climatic and other 
destructive influences; the instruments ured are the single current 
Morse relay sets, worked with Leclanché batteries. 

The latter require much attention, owing to rapid evaporation of 
the liquid. Dry batteries have been tried, without success, and 
many went bad before even being issued from the stores. 

The apparatus gets woven over with spiders’ webs at night, and 
relays teem to be the favourite resort of large cockroaches, which 
enter when young and small, and live on the paraffined silk of coil- 
ends, shortly developirg into real terrors, and interferirg with the 
working of thc relays. 

Insect life in the tropics is very vigorous, and the cockroaches fly 
about like moths around the lamps, sometimes alighting on your neck 
and face, and otherwise making themselves unpleasant. 

The railway is a metre-gauge one, with a single track, having 
crossing loops at stations, and the more one becomes acquainted 
with the country and native labour, the more creditable doesthe work 
seem. There are now about 126 miles open for traffic, and other 
sections are in course of construction. 

Klings from India are employed as coolies, while Tamils make 
clerks and overseers. The Chinese, hcwever, are more skilful, and 
serve well as blacksmiths, carpenters, &c., and Cingalese do the work 
of fitters, &c., in the locomotive shops. ee 

In the telegraph department tke operators are Tamils, and the 
linesmen and coolies Klings. Tbe former sometimes make fair 
operators, but, from what I bave seen of them, the gocd telegraphist 
is more often lhe'exception than tbe rule. 

Klings in tfe capacity cf lsbourefs are really tbe only clasa 
available for that kind of work, and seive very well for a not 
impatient master. 

uring tke time it was my lot to bave control of this class of 
native, there was no occasion to use a stick, and I have reason 
to believe that the work progresred satisfactorily, though my 
patience was often tried. 

It is difficult to make the native depart from his own method of 
working, and the time I first witnessed the men repair a broken 
live it afforded me no little amusement as well as interest. 

The tindal (head man), an intelligent Kanasese, took a piece of 
rope 10 ft. long, bound up at the ends to prevent fraying. This 
rope was moistened at the ends in the awamp by the railway side, 
the bindings at the two poles either side of the break were opened, 
and the line let down to the ground. 

The tindal then opened the strands of the rope at the ends, by 
twisting it backwards, and fastened it at each end to one of the broken 
wire ende, and then by шш а loop in the middle of the rope 
and inserting & piece of jungle stick, which is turned round in 
such a way as to make the rope twist round itself, the broken ends 
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of the line are pulled together tillthey overlap sufficiently to enable 
& joint to be made (ree figure below). 

It is astonishing how handy the men are; they seem to be able 
to produce a substitute for everything out of nothing, and in the 
soldering of joints a coolie can make а fire of a few dry jungle 
sticks and have the solder heated in no time, while another 
man will produce a cup of water to wash the joint with, the cup 
being e out of some jungle hay plucked hard by. 

The line is then bound up to the insulators in the usual way by a 
coolie, who will run up the pole with his hands and feet, carrying 
the line bound to his headclotk, which is gripped in his teeth or 
tied round his neck. 

In the matter of pole-erecting the Klings are no less interesting. 
At hole-digging they are very clever, and with a holing-spade can 
make a clean hole almost exactly the size of the pole in dry ground; 
when the hole is too deep to allow them to bring up more 
earth on the spade, they improvise a kind of scoop made of half a 
cocoanut shell, and run the end of about 6 ft. of wire into it, and 
fix the shell ladle-fashion, using this most effectively for cleaning 
purposes. 
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NaTIVE LINEMEN MAKING A JOINT, 


In raising the poles the Klings sometimes show great lack of 
confidence in each other, and each man seems afraid that the other 
is going to let go the pole when it is half raised. At this 
particular juncture the men must be severely watched, for on 


ToURNIQUET FOR JOINTING. 


several occasions I have seen men get their legs and hips broken 
through a sort of panic seizing the gang and ending in all letting 
go; and the pole coming down on the least fortunate man, generally 
crippled him. . 
| When the pole is up, a man runs up and fixes the bolts and 
insulators, &c. 
On a line which has been up some time, one finds that ants and 
begin to build their nests round about and inside the 
insulators. These nests sometimes have the appearance of sponges 


jammed all round the insulators, and when many of them are in 
existence, the insulation is much impaired. 

The line coolies—who should walk their sections every day—do 
not care to go up and interfere with these nesta for fear of being 
severely stung by the wasps, or bitten by the ants, and it is some- 
times necessary to burn the insects out by burning something on 
the end of a long bamboo stick and holding it under ће nests; in 
the case of wasps this is not a pleasant task. 

Perak is swampy in places, and my heart has often gone out to 
the poor coolies, who sometimes have to go up to their necks in 
water to effect repairs, &c. 

These swamps are generally full of large leeches, and I have often 
seen & coolie go into the water for five minutes, and come out 
covered with long leeches, whilst a man on the bank quickly runs 
to his assistance and pulls them off his back, arms and legs. 

It is always, I think, better to make a leech relinquish his hold of 
his own accord, for, if pulled off by hand, he may leave part of his 
nose in your leg, with the result that & large and troublesome sore 
may develop and last for two or three weeks. 

The most usual thing to do is totake the shank of your pipe off 


GnRovP or MALAYS. 


and apply any nicotine there may be,to the head of the leech, 
which generally lets go and drops off. In case of not having s pipe, 
it is not a bad idea,to strike a match and apply the warm end ; tnis 
is sometimes a very good remedy. | 


In the early morning, birds, chiefly swallows, perch on the tele“ 
. graph wires in great numbers, and sometimes completely occupy 


spans from pole to pole side by side. This is especially noticeable 
near rivers, as in one locality, where the Post Office lines cross the 


. Perak River, near Kuala Kangsa, and another at Batu Gajab, where 


the railway wires cross the water. . 
There is no doubt that in the case of copper lines these birds have 


been the cause of much ssgging. Owing to frequent contacts 


between the railway and Post Office lines, which ran some di 
on the same poles, it was at the outset my wish to rectify matters. 
The telegraphs were in a very poor condition (in many cases there 
being only 15 poles to the mile, and in others never more than 18), 
and it was absolutely necessary to increase the number to 24 to the 
mile without delay; even this number was sometimes insufficient, 
owing to the uneven nature of the ground. 

When these additions were made, I constructed a new line from 


‘Ipoh to Tapah Road; this was an iron line, and ran underneath 


the existing ones, which were of phosphor bronze, and when it bad 


been up for three or four months we were troubled with many 000° 


tacte, due to the phosphor bronze wires g on to the new iron 
line. The bronse wires were pulled up from time to time, but 
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continued to sag, and this caused me to make an experimenta] span 


of phosphor bronze wire and watch it. 
he conclusion I came to was,that the constant sagging had 


been due to the intense heat of the sun, which caused much expan- 


sion, and when the cool of evening set in (about 80° F.) the wires 
did not contract to their usual strain, and the little lost in this 
manner, day by day, soon became a serious trouble; I had, 
therefore, to alter the conditions by placing the iron lines above 
the bronze ones. | 

А great number of line faults are due to falling trees and small 
jangle fires on the railway side. In the case of copper lines, a 
falling tree almost invariably breaks them, but iron, being tougher, 
has a better chance of bearing the strain, and brings about the lesser 
of the two evils, 1.6., the binding wire at the insulator gives way, 
and the line falls to the ground unbroken. : 

In binding up lines in thickly jungled places it is, I think, pro- 
fitable not to bind the lines too tightly or strongly to the insulators, 


80 that in case of accidents the line may come away from the insu- 


lator unbroken, and enable communication to be kept up by addi- 
tional battery power if necessary, till the damage is repaired. 

In the case of swampy localities, nature exerts a compensating 
influence, and trees do not flourish in the water, therefore the line 


is spared the inconvenience of being put to earth—by falling trees, at 


least. 
After a spell of very dry weather, say, for six weeks, everything 


becomes parched, and a spark from a passing train may kindle a 
fire. Though this is true in some cases, there is no doubt that 


many fires are produced by lazy natives (usually Malays), who cut 


the herbage on the railway banks by contract, and endeavour to 


-earn their money by foul means, . e., by burning. 


In instances like this the telegraphs almost always suffer, especi- 
per lines; but here, again, iron holds its own by standing 
the heat well and coming out of the fray little the worse. i 


(To be concluded.) 


THE PRODUCTION OF MIXED CARBIDES 


OF MANGANESE AND CALCIUM. 


Ir is well known that acetylene cannot be burnt satisfactorily for 
apy length of time in small burners of the fish-tail variety, since 
the gas, however efficiently purified, more or less quickly yields s 
carbonaceous deposit at the orifices of the jet which disturbs the 
flame and causes it to smoke. In practice this objection is overcome 
by the use of injector burners which draw in a small proportion of 
air below the place of combustion, thus yielding a flame that does 
not actually touch the steatite or lava tips. Such a method of prc- 
cedure, however, is theoretically defective, because tie dilution of 
the acetylene with sir wastes a certain percentage of its latent 
illuminating power. Another idea which has been suggested to 


avoid burner troubles is to dilute the acetylene with some ccm- 


bustible gas that contains a emaller proportion of carbon, or none at 
All in place of the air which is so largely composed of useless 
nitrogen; but this has led to another difficulty, inasmuch as 
nearly all possible gaseous diluents burn at a temperature so much 
lower than that of the neat acetylene flame, that again its 


‘luminosity is reduced ont of proportion to the advantage gained. 


The solitary exception hitherto discovered is methane, or marsh 
gas, which Prof. Lewes has already shown to be a suitable material 
for the dilution. Based upon this proposal for burning a mixture 
of acetylene and metbane, the notion has arisen to prepare rome 


carbide other than that of calcium, or some mixture of carbides 


containing calcium carbide, which shall decompose on treatment 
with water in a generator of the usual acetylene type to yield at 
once a gaseous mixture of acetylene and methsne, Several metallic 
carbides evolve methane, or methane and hydrogen, on decom- 
position, among them being that of manganese ; and the latter bas 
the apparent advantage that it can be won in an electric furnace of 
the ordinary description, and at a much lower temperature (i. e., 
with a lower expenditure of energy) than is necessary to 
produce calcium carbide. Accordingly a process was invented 
some years ago for treating a mixture of lime, oxide of 
manganese, and carbon in an electric furnace, which was reported 
to yield the desired mangano-calcium carbide, and this was fol- 
lowed by attempts—unsuccessfully it would appear—to exploit 
the method commercially. More recently, Mr. J. S. 8. Brame 
and Prof. Lewes have tried some experiments in the same direction, 
reporting on them in the Journal of the Society of Chemical Industry, 
After some small laboratory tests which seemed to promise well, 


the research was continued with the assistance of the Acetylene 


Illuminating Company in the carbide furnaces at Foyers, using a 
plumbago crucible with a carbon electrode 6 in. square, and a current 
of 1,000 amperes at about 55 volts. Various mixtures of coke, lime, 
and manganese oxide containing up to 20 per cent. of the latter 
ingredient were submitted to fusion, which yielded spongy to 
crystalline ingots having net weights ranging from 016 to 0°34 Ib. 


per xw.-hour; but on decomposition with water, these ingots gave 


gases containing 99:08 per cent. or more of acetylene, showing them 
to be practically pure calcium carbide without any manganese 
carbide. For some curious unexplained reason по trials were made 
upon raw materials containing between 20 and 60 per cent. of 
manganese oxide; but when a mixture of 27:72 percent. of coke, 
12:87 per cent. of lime, and 59:41 per cent, of manganese oxide was 
ignited with a low current density, a yellow ingot (0°34 lb. per 


t 


KW.-hour) was obtained yielding 241 litres of gas per kilo—a gas 
which consisted almost wholly of methane and hydrogen, and which 
proved the prodrct to be essentially pure manganese carbide. 
Ancthe: experiment with the same raw materials, but with a higher 
current density, gave precisely the same chemical result, the yield, 
however, being 0°80 lb. per xw.-hour. Thus the authors have, as 
yet, failed to produce in one operation a mixed carbide of calcium 
and manganese: an excess of lime in the furnace charge 
yields calcium carbide alone; an excess of manganese oxide gives 
pure manganese carbide. Still manganese carbide of high com- 
mercial purity could be made with a low expenditure of current if 
a demand for it should arise ; and a mixture of manganese carbide 
with calcium carbide could be decomposed in a suitable generator, 
во as to evolve a mixture of acetylene, methane, and hydrogen, the heat 
of the reaction between the calcium carbide and part of the water 
being sufficient to determine the reaction between the 
remainder and the manganese carbide. In a paper published 
in the same journal last autumn, Tucker and Moody 
stated that it was impossible to win a mixed carbide of 
manganese and calcium, because the former compound requires 
quite different conditions for its formation than those which suit 
the latter. They only recovered their manganese as buttons in the 
metallic state. Messrs. Brame and Lewes dispute the accuracy of 
this last remark, which certainly does not seem to have been sub- 
stantiated by chemical evidenee. Brame and Lewes hold that the 
"buttons of metallic manganese” were in reality manganese 
carbide, and would have evolved gas had they been treated with 
hot water. According to Moissan, manganese carbide is decomposed 
by cold water, but the product obtained by Brame and Lewes only 
yielded to water at a temperature of 70° C. The experimenta are 
to be continued with furnace charges intermediate in composition to 
those already tested; and the present authors hope to be able to 
prepare mixed carbides on a commercial scale, even if slight modi- 
fications in the method of working are necessary. 
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BUSINESS NOTES. 


Electrical Wares Exported. 
WEEE ENDING Ост, Ist, 1901. WEEK ENDING SEPT. 30TH, 1902. 
Amsterdam .. Value £140 , Adelaide ..  .. «. Valne £528 
Barcelona .. - Ар .. 1,571 Alexandria... oe oe .. B 
Bombay ee E ee oe 46 Amsterdam ec oe oe 22 
Bordeaux .. as as . 18 Bangkok P a 25 26 
Boulogne oe eo ee os 48 Bom y oe ee ° 557 
Brisbane ee oe ee ee 16 Buenos Ayres ee oe ee 74 
Calcutta S Ss . 629 m Teleg. mat. .. 829 
Cape Town .. és Es . 221 Calcutta .. Ss T eO 67 
б, Teleg. mat.. ee 871 Саре Town .. Ps cé . 01 
Christchurch vs s ss 41 Channel Islands ., z “> 10 
Christiania. Teleg. wire А 37 Chinde БР ве г. "e #0 
Colombo .. тА ps - 50 Copenhagen e ©» . 168 
Copenhagen. Teleg. wire 145 is Teleg. wire .. 199 
Demerara .. ВИ m Sa 90 Durban К ES we ee 1,565 
m Elec. motors.. .. 100 m Teleg. apparatus . 174 
Durban zé бв s . 261 East London vs Р 21 
East London v "e ve: 529 Foochou А 451 
Fremantle .. 85 ss 458 Fremantle .. 176 
Hong Kong .. В vs . 479 Gibraltar. T es ae 86 
Kobe. Teleg. cable i - 65 Gothenburg. Teleph. cable .. 127 
Korsor. Teleg. cable. .. 4,950 Halifax. Teleg. cable .. .. 18,489 
Lisbon, Elec. launch. „ 460 РА Teleg. mat. „ 157 
Мана. Teleg. cable ae 74 Hamburg. Teleg. mat... .. 300 
; Teleg. mat. . 400 Horg Kong.. - es .. 022 
Melbourne T a4 ee 0 Kobe .. 2s Re "A ea o3 
is Teleg. wire ee 224 Larache  .. - ee . ) 123 
Nagasaki. Teleg. mat. .. 6,000 Lisbon Sa AM xs "E 
Ostend E 7 as ae 70 Melbourne. vs bs ow 26 
Penang. Teleg. mat. .. 968 Odessa - 8 ee . 07 
Perth.. - я Vs M 86 Perth m iud ace TEM T 
Port Elizabeth  .. Pu ae 88 Port Elizabeth  .. 5 s g 
Rotterdam, Teleg. mat. . 91 St. Petersburg. Elec. machinery 64 
Shanghai .. m ге és Gh у, Telex. mat. 874 
139 Teleg. wire 


Bingapore oe se 6 ee [1] 
» Teleg. mat. .. e seg Stockholm. "eleg, wire 
Stockholm. Teleg. wire = 84 Ра 'Teleph. cable 
1,987 Rydne 


Bydney T "a ага А ӯ 2 - s 
Wellington. Teleg. mat. .. E09 Syra. Teleg. instruments 
Yokohama .. "- ee .. 885 Yokohama ,. аа s ex 

Total ee 421,802 Total ee 298,070 


Foreign Goods Transhipped. 


| Gothenburg. Elec. appa. Value £179 


Nordrach Sanatorium.—Referring to the fire reported 
in our issue of 19th ult., it is interesting to learn that, notwithstand- 
ing the isolated position of the Institution and the precipitous 
hills over which it is reached (approximately 900 ft. above sea 
level), Messrs. Edwards & Armstrong, of Bristol, succeeded in 
installing within four days a plant of sufficient capacity to light the 


Banatorium again. . 
Electric Power in a Small Arms Factory.— In the 


annual report of the Birmingham Small Arms Company, Limited, 


the directors say:—'' To secure greater economy in working, the 
board is substituting electrical power for steam in the gun depart- 
ment, and already а set of engines and dynamcs is erected, to be 
followed by two more sets, The old engines of about 600 H.P., 
which have been running for over 30 years, and are fully depre- 
ciated in the books, will be removed, and it is hoped that in a few 
months all the gun machinery will be driven by electricity. Other 
improvements effected at the works include the erection of an 


electric power house. 
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Recording Instruments,—Any improvement in the 


apparatus used in central station equipment which will obviate the 
necessity for careful manipulation and attention will be welcomed 
by electrical engineers. 'The time and attention of the charge engi- 
neer are largely taken up by the instruments used for recording the 
various factors in electrical supply; and owing to the progress 
which is being made in station cost-keeping, the demand for shis 
class of instrument is continuously increasing, rendering necessary 
the employment of an instrument that can be placed in charge of 
an unskilled attendant. Messrs. Kelvin & James White, Limited, 
have recently placed on the market a new type of recording instru- 
ment (the invention of Lord Kelvin) in which the method of 
winding the clock and the changing of record sheets is accomplished 
in an exceedingly simple and ingenious manner. By a single 
movement of an operating handle the clock is withdrawn from its 


case and simultaneously wound for the next record, the movement 
being such that the clock drum passes out of contact with the pen 


to a position in which the paper may be changed without any 
possibility of fouling the pen. Another important feature of this 
instrument is that it is impossible to overwind the clock, even 
though the lever is repeatedly operated. This is accomplished by 
means of an automatic device which is thrown out of gear when the 


New Турк or KELVIN RECORDING INSTRUMENT. 


driving spring is fully wound. The record sheet is 18 in. long, 
and the scale of the instrument about 44 in., the clock making 
one revolution in 25 hours, thus allowing half an hour spare at each 
end. On the assumption that the instrument is attended to once а 
day, it has been опер inadvisable by the makers to provide a clock 
giving a longer record, as experience has shown that it is n 

to examine the clock at least once in 24 hours. They are prepared: 
however, to supply an instrument giving a longer record if 
required. А receptacle is provided inside the instrument for a 
year’s supply of record sheets, and a file for tbe completed charta 
accompanies each instrument. The devices above referred to are 
fitted to all Lord Kelvin's recording instruments used in the 
measurement of amperes, volts and watts, on direct and alter- 
nating, single and polyphase circuits. The accompanying illus- 
tration shows the case open and the clock withdrawn into the 
position for fitting a new record sheet, the clock having been 
wound in the operation of withdrawal. 


The Universal Microphone Co., Ltd., v. Nye.—In the 
Vacation Court on Wednesday last week, before Mr. Justice Jelf, the 
cases of the Universal Microphone Co., Ltd., v. Nye and another, 


and the British Microphone Co., Ltd., v. Nye and another, were 
mentioned. It was stated that the motions were for an interim in - 
junction to restrain the defendauts from parting with certain patente, 
but it had been arranged that they should stand over until the 


second motion day of next sittings. His Lordship agreed to this 
course. 


Dissolution.— Messrs. W. A. Stevens and R. A. Barker 


(Stevens & Barker, electrical engineers, Maidstone) have dissolved 


partnership. Mr. Stevens continues the business under the old 
style, and attends to debts. 


Trade Announcements,—Mr. G. Braulik notifies that 
he has again concluded ments with Messrs. Phillips & Co. 
for the sole sale of their incandescent lamps in this country for a 
number of years. He holds a very large stock of these lamps in 
all c.P.'s and voltageb in readiness for the coming lighting season. 
Mr. Braulik has also made agency arrangements for the sale of the 
"Lux" electricity meters in the United Kingdom. The meter has 
& very extensive sale on the Continent. 

The Southern Electrical Installation and Wiring Company, 
Limited, of 9, Claremont, Hastings, has purchased the businesses of 
Mr. F. Bruce, electrical engineer, Hastings, and Mr. F. Wordley, 
electrical engineer, of St. Leonards. 

The Accessories Manufacturing Co. has removed to more commo- 
dious premises at 9 and 10, Wells Street, Oxford Street, W. 


Books Received.— Science Abstracts, No. 57, September 
25th, 1902. London: The Feilden Publishing Co., Ltd. 2s. net. 

“Transactions and List of Members of the North-East Coast 
Institution of Engineers and Shipbuilders.” Newcastle-upon- 
Tyne: The North-East Coast Institution of Engineers and Ship- 
builders. 1902. | 

„Galvanic Batteries, by 8. R. Bottone. London: Whittaker 
and Co. 1902. 

„Merck's Index.” Second edition. Darmstadt: E. Merck. 1902 


Educational.—The Day Colleges for Men and Women 
of the South-Western Polytechnic, Chelsea, began their new session 
on Monday last, September 29th, complete courses for the Uni- 
Магы of London degrees in science and engineering being pro- 
vided. 

Last Monday the courses of instruction in engineering aud 
mechanical science for the winter session were recommenced at the 
Polytechnic School of Engineering in Regent Street. 


A Hint.—Manufacturers of steam and electrical engi- 
neering machinery and plant, also electric fittings, apparatus and 
accessories, should send copies of catalogues, with a statement as to 
lowest prices and best discounts, to Mr. John Denham, electrical 
engineer of the Cape Government Railways, Cape Town. 


American Exports, — The value of the ugha 
machinery and apparatus (iucluding telegraph and telephone instru- 
ments) exported from the United States during July last amounted 
to £167,133, as compared with only £126,376 in July, 1901. 


Rubber.—It is reported that a United States Rubber 
Co., with £1,000,000 capital, is to control the Bolivian rubber 
territory, which may be made to produce 12,000,000 lbs. of rubber 
annually. 


Catalogues and Lists.— The Reason MANUFACTURING 
Co., Lrp., has issued an excellently got-up pamphlet describing the 
Wright patent electrolytic meter fully, with the aid of a number 
of diagrammatic and other pictures. е 

The LONDON AND COLONIAL Export Co., of Bt. John's Hill Grove, 
S.W., bas taken over the business of Mr. A. Stanford Wright, of 
New Wandsworth, together with his branch offices in India, South 
Africa and New Zealand. We have received acopy of the com- 
pany’s new catalogue of electric lighting supplies, fans, bells, &c. 
Mr. Stanford Wright will act as managing director to the company). 

From Herr Max Kont, of Chemnitz, we have received а circular 
describing his new alternating current redresser, by means of which 
it is possible to charge accumulators directly with the alternating 
current of a central station. A specially constructed type of this 
apparatus is designed to work induction coils directly with an alter- 
nating eurrent without the application of an interrupter. 

New circulars have been sent out by Messrs. McPHaIL & SiP- 
son’s Day Steam Parents Co., LTD., of Wakefield, relating to 
their patent wrought-steel steam superheater. A spare sheet gives 
a tabulated list showing the results of tests made by independent 


Gyo 
e Prratess Rosser Manuractunina Co., of New York, have 
sent us a small booklet detailing a number of their engineering 
6 ties, such as packing, belting, hose, &c. | 
Messrs. G. Srnavs & Co., Lrp., of Upper Thames Street, Ес 
who are the London representatives of the Aix-la-Chapell ner 
Works, have placed before us lists of automobile motors and the 
“ Fafnir” motor engines. 


Halifax.—A smart piece of work was performed by the 
Corporation electricity department on September 22nd. The 
engines at a large factory broke down, and on Wednesday morning 
60 yards «f cable had been laid and a large motor fixed and ae 
nected. By the following Thursday another large motor was 185 
and the whole of the mill placed in full working order. е 
the aid of electricity the mill would have had to stand idle 
two or three weeks. We shall not be surprised if that engine never 
is repairedt | 
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mos MAKING OF A DYNAMO: | interest to follow the dynamo machine through the course of 
| its construction in the workshops. 

There are therefore bere submitted a series of photographs 
taken in the works and showing various processes of manu- 
facture, which will serve as a text for a few observations 
on various points connected with the construction of electric 


By HENRY A. МАТОК, M. I. E. E., M. Inst. C. E 


Dynamos and motors are familiar objects of daily use, but 
to the millions of passengers by electric cars and users of 


— —  —— 


Fic. 2.— SHAFT AND SPIDER. 


Fic. 4.—BUILDING UP COMMUTATOR. 


Fic. 5.—CoMMUvTATOR CENTRE. 


Fie. 8.— HDBAULIC Press. 


machinery generally. The illustrations are concerned with 
the manufacture of continuous-current machines, but the 


same methods of construction are applicable to alternators, 


* Abstract of a paper read before the meeting of the British Asso- кшй | Р ; A 
ciation, Belfast, September 16th, 1902. and the principles of mechanical and electrical design in 
3 | F 


electricity, and to engineers generally, who are not specially 
engaged in the applications of electricity, it may be of 
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both cases are the same. 


Elec Rev. 


| The dynamo machire, or motor, 
being an apparatus for rotating armature conductors in an 


A bi-polar machine of, say, 5 н.р. for a 500-volt, circnit is 
more suitable than a multipolar; whereas, on the other 


Fic. 7.—CoNsTRUCTION OF Lona COMMUTATOR. 


Fic. 6.—TuRNING GROOVE IN COMMUTATOR. 


electric field, the 
form of the electro- 
magnet naturally 
claims early con- 
sideration. The 
tendency of the 
present day, from 
the smallest to 
the largest ma- 
chines, is to adopt 
a multipolar type, 
which has the ad- 
vantage of being 
on the whole 
cheaper and more 
convenient to manu- 
facture, and some- 
what more com- 
pact in form, than 
the bi-polar type, 
which was until 
a few years ago 
universally adopted 
in this country. 
There is likely, 
however, to be a 
reaction from this 


Fic. 9.— DaiLLING BOLT-HOL AS IN PoLEÉ-PIECES. 


tendency in favonrof bi-polar machines. for the smaller sizes special to dynamo machines, 


for the electromotive force usually adopted for public supply. 


hand, for large cur- 
rents a multipolar 
machine is much 
the better, the pro- 
per diameter for the 
armature being 
nearly directly pro- 
portional to the 
current to be taken 
from it; in bi-polar 
machines large 
diameters are ex- 
pensive and incon- 
venient, and offer 
no special advant- 
age electrically or 
mechanically. 

An illustration 
was shown of the 
various types of 
magnets which 
have been evolved 
in the past, together 
with illustrations 
of various processes 
of manufacture 
which, not being 


FiG.:10.—FacrNG JorNT OF MAGNET Rina. os i 


need not be reproduced here. 
Fig. 1 shows the operation of rough-turning а dynamo 
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shaft, and attention is specially directed to the facility with miunte, though with lighter cuts a cutting speed has been 
which an existing lathe bas been modified by the application attained of 200 ft. per minute, and in this connection it is 


Fig. 11 - WIN DING MAGNET Corr. 


~N 
t 


Fig. 13.—INSULATING ARMATURE CONDUCTORS, Fig. 14.—WiNDING Drom ARMATURE, 


of special arrangements of electric driving, во as to run at important to note the bearing of the premium system on the 
the high speeds now rendered possible by the introduction of introduction of such improvements in manufacture. Much 


Бо. 15.—WiNDiNG LARGE DRUM ABMATUBE. Fic. 19.—AvToMATIC MAGNET Corr- WINDEB. 


steel tools with a high rate of cutting. The turning shown trouble is experienced in introducing such an improvement 


in the illustration was effected at the rate of 82 ft. per as the use of high outting speeds where the workman is поб 


> 
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— — 


plates, ready for the reception of the core 
discs, which are shown on the floor at the 
men’s feet. The importance of a rigid 
and thoroughly sound mechanical sup- 
port for the armature conductors is now 
fully recognised, and many troubles 
formerly incident to the use of machines l 
of the larger diameters are now entirely 
obviated by attention to this important 
point. 

Tbe practice in Germany with regard 
to the quality of iron used in the cores 
of coutinuous current machines is worth 
notice at this stage. The German | 
manufacturers appear to find that in the 
large sizes it is not necessary to pay such 
scrupulous attention to the quality of the 
armature iron as has been customary in 
this country, with the result that a cheaper | 
——— quality of plate is now very largely used, 
— and a corresponding reduction gained on | 
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— CL u—— € V the cost of the machire. | 
Fig. 3 shows a convenient form of 
hydraulic press for squeezing up the 


Fic. 16 —SoLpERING Соммотаток Lucs. 


directly interested in the success of 
what is, in the first instance, an ex- 
periment. The introduction of the new 
method of cutting in the particular 
case illustrated has resulted in the work- 
man earning 8 premium of as much as 
67 per cent. on his daily waye—a very 
substantial inducement to use the new 
method. This has resulted in a demand 
on the part of the workmen for more 
expeditious means of handling work. 
The time actually employed in cutting has 
become relatively unimportant a8 com- 
pared with the time of handling and 
placing the job in the lathe. 

Another view which was shown illus- 
trated a machine for grinding shaft 
journals, so as to ensure regularity 
and perfection in the work. Here, again, 
the introduction of a new method has 
resulted in much improved returns to the 
workmen, as well as in a great reduction 
of the cost of manufacture. 

Fig. 2 shows the shaft mounted Fio. 17.— MACHINES UNDEB TEST. 
with the cast-iron spider and end- 
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armature cores on the smaller sizes of machines, and for 
use in building commutators. 

Fig. 4 illustrates the method which is in almost universal 
use for the construction of commutators. The illustration 
shows the first assembling of the commutator plates, with 
their insulating segments. 7 

Fig. 5 shows a commutator sleeve, in which the enda of 
the sleeve form as it were the hoops of the barrel into which 
the commutator segments are built. 

Fig. 6 shows the operation of turning the groove for the 
reception of the hoops. Hung over the back head of the 
lathe are the insulating rings, which are interposed between 
the groove in the copper segments and the steel hoop. 
Another view showed the commutator complete and under 
test for faults produced in turning or handling. 

Fig. 7 shows a special form of commutator adopted for 
heavy currents, where the commutator blades have to be of 
an abnormal length. In this case a pair of hoops are 
inserted in the middle of the commutator. 

Fig. 8 shows the operation of boring out the magnet ring 
for the reception of the pole shoes, which are shown in place 
in fig. 9. 

Fig. 10 shows the operation of facing the joint botween 
the two halves of the magnet ring on the planing machine. 
This is almost the only operation left in the construction of 
a multipolar machine for the plane to perform, and has 
resulted in a considerable change in the equipment of elec- 
trical shopa in this respect, the entire disappearance of the 
large planed surfaces having rendered unnecessary the use of 


large planes and slab milling machines. 


Fig. 11 shows the operation of winding a magnet coil for 
a multipolar machine. Fig. 12 shows a special machine 
for the purpose of winding magnet coils with automatic 
reversing and stop motion (Messrs. Crompton & Co.). | 

Fig. 13 shows the process of insulating the armature con- 
ductors preparatory to their being mounted on the armature. 
Theingenious machine which is in use for this purpose has 
resulted in a very great saving in labour. The skill in 
working it is rapidly acquired, and here again the workers 
are enabled to materially increase their earnings, while 
improving their work and reducing the cost. 

Fig. 14 shows the armature winding under construction. 

Fig. 15 shows a larger machine at the same stage. It is 
found more convenient to mount the larger machines as 
shown in this figure, so that a greater number of hands can 
be applied to the work. This figure shows also the method 
of securing the conductors in the slots of the core by means 
of hard wood keys—a method which is perfectly satisfactory 
with peripheral speeds up to about 6,000 ft. per min., but 
for higher speeds the method adopted by Messrs. Parsons is 
the only one available, viz., the sheathing of the whole 
winding in a banding of pianoforte wire from end to end of 
the core. 

Fig. 16 shows the method of making the joints between 
the armature winding and the commutator. Аз usually 
performed, this is a tedious and somewhat dangerous 
operation because of the risk of fire. The method shown is 
one in which an annular pot containing the molten solder is 
used, with a gas flame underneath to keep it hot. The 
solder is heated to a very high temperature, and poured into 
this ring, and the armature is lowered into it from above, 
the commutator passing through the opening in the pot, 
and the joints dipping into the solder. The form of the 
commutator lug is modified to suit this method of joint- 
ing, having a recess to admit the inner lip of the solder pot. 
On the larger sizes the work is performed in а similar man- 
ner, but in sections of about 20 joints at a time. 

After this operation has been completed, pieces of insu- 
lating material are inserted between the lugs of the commu- 
tator, and the whole is bound down on the top with steel 
wire. 

A special form of drying stove is used for the treatment 
of armature and magnet coils. The stove is heated by 
steam, and the air is exhausted from it by means of a pump, 
80 that the drying is done in vacuo. | 

Fig. 17 shows a group of machines under test. 

Fig. 18 illustrates the principal parts of a direct-coupled 
machine, ready for despatch. 

Fig. 19 illustrates the method of packing the armature 
for transit. 


This series of illustrations was followed by a group of 
typical dynamos and motors, inclading machines of the 
largest sizes driven by low and high-speed engines, and by 
Parsons turbines, also a smali plant, which has already been 
illustrated in this journal, showing an automobile engine 
coupled to а dynamo, forming a very small and complete 
plant for export purposes. 

The majority of these illustrations are from photographs 
taken in the works of Messrs. Mavor & Coulson, Limited, 
Mile End, Glasgow, 


ELECTRIO LIGHT AND POWER NOTES. 


Barnstaple.—The T.C. has decided to have the electric 
light installed in all the public buildings. 


Bexley.—On Messrs. Mordey & Dawbarn's recommenda- 
tion, the U.D.C. has passed a resolution that application be made 
to the L.G.B. for a loan of £15,493, instead of £15,000, in respect 
of electric lighting. 


Birkenhead.—The Т.С. Electricity Committee has 
decided to provide the public with electric motors on s simple 
hire or hire-purchase system, with the following charges for 
energy :—For the first 500 units per quarter, 24d. per unit; for 
additional units, up to 1,500, 2d. per unit; beyond 1,500, 14d. per 


| unit. 


Blackpool.—The T.C. on September 23rd appointed a 
deputation to visit certain towns where cooling towers are used at 
generating stations, with a view of adopting one at the Corpora- 
tion's electricity works. 


Bristol.—The B. of G. has decided to have the new work- 
house infirmary wired and fitted for electric light, and to have 
electric bells, telephones and electric motors provided, at an 
estimated cost of £5,580. 


Burslem.—The T.C. on September 25th decided to apply 
to the L,G.B. for a loan of £31,000 for the provision of an electric 
light installation, and a deputation iwas formed to wait upon the 
B. of T. with a view of obtaining further time in which to carry 
out the work, as the present electric lighting order expires on 
October 28th next. ` 


Colne.—The new electrical generating station of the 
Borough cf Colne, Lancasbire, was opened on Thursday last week. 
The Mayor of Colne, Alderman W. H. Varley, with Councillor H. 
Hewitt, chairman of the Electrical Committee, and a number of 
councillors and guests assembled at thc generating station, and the 
Mayor called upon Councillor Hewitt to perform tbe duty of open- 
ing the building. Councillor Hewitt raid that they were under 
agreement to supply the Colne and Trawden Light Railway Con- 
pany with electrical energy, and they hoped the company would 
prove a very useful customer. Mr, Cooper, electrical engineer, had 
carried out the work, and the borough surveyor, Mr. Hartley, 
designed the buildings. | 

Mr. Hewitt then started the steam engine and generator. "Votes 
of thanks were passed to Councillor Hewitt and the Mayor, and 
the ceremony terminated. | 

In the evening, Councillor Hewitt entertained a large party at 


tbe Crown Hotel in celebration of the opening of the station. The 


- 


chimney is 175 ft. high, with an internal dismeter throughout of 
6 ft. The steam pipes are coated with Joseph Petty's pipe cover- 
ing. The supply of electricity was begun in September, 1901, from 
a destructor station near the new generating station. The Colne and 
Trawden Light Railway Company is about to construct electrical 
tramways for the town and locality, and bas arranged to take its 
supply of electricity from the Council to the extent of a maximum 
of 200,000 unite at 12d. per unit, and any further amount which may 
be required at 13d. per unit. 

The new generating house is 53 ft. x 38 ft. The princi 
machine which it contains is a 240-H.P. compound vertical Be 
engine, running at 380 revolutions with steam at 160 Iba. pressure, 
and driving a Greenwood & Batley compound-wound six-pole 
dynamo, 310/290 amperes 500/550 volte. There are also two 
Siemens boosters and a Siemens balancer, the latter capable of 
dealing with an out-of-balance load of 100 amperes. The switch- 
board was constructed from Mr. Cooper's design; it consists of nine 
marble panels, and has been erected by Messre. Cowans, Limited, 
of Salford. There are two generator and three feeder panels, 
with Cowans’ patent field switches, B.T.H. magnetic blow-out circuit 
breakers, Thomson watt-hour meters, and Crompton-Ashley ammeters 
and voltmeters. The mid-wire panel has a B. T. H. circuit-breaker, 
an Elliott Bros.’ earth-recording ammeter, and two Crompton 
ammeters The bus-bar panel is arranged to plug horizontally, with 
positive plugs at the top, negative at the bottom, and mid-wire in the 
centre. The battery panel has Crompton-Ashley dead-beat voltmeter, 
Elliott Bros.’ recorders, Thomson meter, and switches for charge and 
discharge. The engine bouse is provided with an overhead 
travelling crane of Messrs. Rushworth Bros.’ manufacture. 

A suite of offices is situated at one end of the building. In the 
basement below the offices is an accumulator house, 53 ft. x 24, ft., 
containing a battery of 270 cells, with 31 d plates in!(each. 
The capacity is 270 Kw. on a 60 amperes harge for 9 hours. 
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The regulating cells are connected with the switchboard by means 
of copper rods, 4 in. in diameter. The battery was supplied by the 
British Power, Traction and Lighting Company, of York. 
. Tbe boiler house is 53 ft. x 49 ft., and will provide room for 
three boilers, economisers and accessories. One Lancashire boiler, 
30 ft. x 8 ft, of Yates & Thom's manufacture, is at present 
installed. Stoking will be done by a Proctor sprinkler stoker, and 
“a Hick, Hargreaves superheater is provided. A Green's economiser 
is provided, and one of J. P. Hall & Son's direct-acting vertical 
pumps.. The steam engine is intended to be worked condensing, 
and a Körting ejector condenser has been provided. This is 
supplied with water from the River Calder by two electrically- 
driven centrifugal pumps. 
The older plant at the destructor station consists of'a 150-H.P. 
Parsons turbo-generator, which generates at 480 volts for 
lighting, and at 500—550 volts for traction. Itis run at 3,300 
revolutions, with stenm at 120 Jbs. pressure, and is fitted with auto- 
matio brush regulating gear. A Korting condenser is also used with 
thismachine. The dynamo, worked by the turbine, is & two pole 
Siemens machine. Steam is supplied by a Babcock & Wilcox boiler, 
and is passed through a superheater of the same company's make. 
About 80° to 100° F. of superheat is obtained. A pumping chamber 
has been constructed on the bank of the river to supply water for 
both stations. In this chamber are two De Laval centrifugal pumps, 
one capable of lifting 460 gallons a minute against a head of 55 ft, 
` the other capable of delivering 230 gallons. The pumps are worked 
by two Greenwood & Batley electric motors, of 18 and 9 нр. 

Distribution is effected on the three-wire system at 480 volis 

across the outers. The distributors are three-core, paper-insulated 
cables, 02 and ‘025 in. in section. The feeders are 4 and 2 in. section, 
triple-concentric. All have been made by the British Insulated 
Wire Company, Limited. The present lighting capacity of the 
plant at both stations is 5,200 8-c P. lamps. The charges for lighting 
are 6d. for the first hour, and 24d. afterwards, or a “fiat rate” of 
44d. per unit, for any quantity of current used. For power, 24d. 
per unit is charged for a daily use of four hours, and also on a 
sliding soale which works out to about 14d. per unit for 10 hours. 
The cost of the new station has been about £24,000, made up cf 
the following main items:—Land, £1,200; building, £5,100; 
accumulator, £1,000; mains, £8,000; and machines and boosters, 
£8,000. The contractors for the building were the trustees of J. M. 
Hawley ; for the ironfounder’s work, Messrs. Cross & Cross; and for 
the chimney, which cost £1,129, Messrs. Smith Bros., Ltd. 
. Mr. A. G. Cooper continues as electrical engineer-in-charge of the 
two stations, with Mr. H. N. Nugent as assistant engineer. 


Cowes (I. W.) .— Regarding the Electric Lighting Com- 
pany's scheme for laying mains and street boxes in the town, the 
U. D.C. has decided to represent to the B. of T. the necessity of 
the Council having some sort of supervision over the work at the 
expense of the company, so that the present gas and water 
services can be protected from injury. 


- Devonport.—The accounts of the borongh electricity 
works, which have been in operation since May 23rd, 1901, cover- 
ing a period of 10 months, show that the gross profit amounts to 
£1,460, The capital charges are £3,328, leaving a net deficit of 
41, 266. i | 


Dublin.—On Saturday afternoon the Irish Section of 
the Institution of Electrical Engineers—mustering about 50 mem- 
е the new electric station of the Dublin Corporation at 

e Pigeon House Fort, and wasshown overthe works by the officials 
of the works and the Corporation. Mr. W. Brew, assistant of Mr. 
Hammond, explained the works. 


Dumfries,—On Tuesday last week a special meeting of 
the T.C. was held for the purpose of again considering the question 
of the introduction of electric light into the burgh, and of running 
an electric tramway to Glencaple. The cost of the tramway scheme 
is estimated at £38,000. It was ultimately decided to wait till 
after the annual elections in November before embarking on a 
scheme. | 
: Edmonton.—At a meeting of the U. D.C. last week it 


was resolved to offer Messrs. Hammond and Hawtayne a fee of 
50 guineas each to submit reports on and estimates of the cost of 


schemes for carrying out the recently obtained provisional 


order. 


France.—The municipal authorities of Grenoble have 
granted а concession. to the Société Electro-Chimique de la 
Romanche for the supply of electrical energy for lighting and power 
purposes in the town during a period of 45 years. 


. Gleucester.—At a T.C. meeting on September 25th it 
was reported that many more applications for the light and for an 
extended service had come in, and the output of the works had 
increased by 12 or 13 per cent. in 12 months. 


Leicester.— The extensions of the electric lighting plant 
authorised by the Corporation vome time ago are now in progress, 
and the first; of в couple of Lancashire boilers, made by Messrs, 
Grinwon, of Leicester, was delivered to the works on Saturday. 
Tie ‘boiler is 30 ft. long by 8 ft. 6 in. in diameter, and weighs nearly 
80-ten&^ while about midway between the foundry and the gas 
works the wheels on one side of thetrolley on which it rested 
erashéd through: the road, breaking down the top of a sewer, and 
it necessitated between two and three hours’ work to get it on the 
road again. The second boiler will be delivered {n'a fortnight, it 
ia to be hoped without a repetition of the disaster. 


| 
! 


Leicester.— The accounts of the electric lighting depart- 
ment for the half-year ended June 30th show a surplus, after 
paying interest on the capital of the undertaking, of £4,563 35. 3d. 
For the corresponding period of 1901 the surplus was £2,065. 


Liverpool.—A Committee of the T.C. has been appointed 
to consider the procedure with respect to contracts of the electric 
supply department, and to report to the Council respecting the 
same. | 


Luton,—The T.C. has resolved by a majority of one to 
apply to the L.G.B. for leave to raise a further loan of £5,000 for 
extensions of mains, &c. 


Macclesfield.—A proposal from Messrs. Medhurst, Page 
and Lloyd, of Manchester, with regard to the electric lighting of the 
town, has been referred to a committee, which has been deputed to 
visit other towns, for consideration. 


Penzance.—The T.C. has obtained from Mr. C. A. 
Baker, engineer of the Cornwall Electric Power Company, com- 
parative figures showing how a supply of energy from the company 
would compare in price with the figures given to the Council by 
Mr. Trentham. 


Sale.—The laying of the cables for the electric lighting 
of this district is now almost completed. The energy will be sup- 
plied in bulk by the Trafford Power and Lighting Co., and it is 
expected that the local authority will start with a fair list of 
consumers. 


Scunthorpe.—The U.D.C. on September 25th decided 


to promote a Bill authorising the Council to manufacture and supply 
electricity for all public and private purposes in the district. 


Sheerness.—The Electrical Power Distribution Company 
intends to apply for powers to extend its mains from Sheerness 
East to Milton and Sittingbourne. 


Stoke-on-Trent.—The T.C. on September 25th adopted 
a scheme for the construction of an electric light station and а 
refuse destructor, and the surveyor and electrical engineer were 
instructed to prepare the necessary drawings and specifications. 


Totnes,—The T.C. on September 24th discussed letters 
from the B. of T. and the Totnes Electricity Supply Company 
relative to the Totnes E.L. Order, 1900, which, the B. of T. stated, 
the undertakers had failed to carry out in the prescribed time. The 
Electricity Supply Company had asked the B.of T. to give it 
farther time, as negotiations were in progress with a view to 
making the deposit specified, and to erecting and equipping the 
station without delay. In a letter to the Council, the company 
asked the Corporation to agree to a reasonable extension of time. 
It was decided to inquire what terms the company was prepared to 
come to if an extension were allowed. 


Wallasey.— The Gas and Electricity Committee of the 
District Council has recommended that the Council apply to the 
L.G.B. for eanction to borrow a farther £52,350 for extensions of 
the electrical plant. The electrical engineer (Mr. J. H. Crowther) 
recently prepared for the Council an estimate of the probable 
requirements at the generating station during the next seven years. 
The above-named sum was decided upon by the Committee to pro- 
vide for those requirements. The Committee recommends that the 
charge for electricity to the Tramways Committee be 1§d. per unit 
instead of 2}d., and that to consumers of energy for lighting in the 
district a reduction be made in the quantity now required to be 
consumed before coming on the lower scale; also a reduction of 1d. 
in the lower scale, viz., from 4d. to 3d. per unit, but the initial price 
of 6d. to continue. The cost to the Council of the repairs to cars 
and overhead equipment, which are being done by the Councils 
staff, is about £250 per annum. 


Weardale.—The U. D.C. is negotiating with a private 
company for lighting Wolsingham by electricity. 


Wirksworth.—The Derby and Notts Electric Power 
Company has informed the U.D.C. that it contemplates putting up 
a generating station near Matlock for the Matlock and Wirksworth 
districts, and another station near Ilkeston, for supplying power for 
the tramway and general lighting. The charge will be 14d. per 
unit for 260,000 umits. The mains will have to be put in by the 
Council at an average cost of about 7s. 6d. per yard, and the trant 
forming apparatus, which would cost £500 or £600, could be pro- 
vided by the Council, or the company would do it and charge a 
percentage. If done by the Council a prov. order would be 
necessary, but the company would bear the cost. The Council bas 
asked the company to submit a list of charges, &c. 


ee 


ELECTRIC TRACTION NOTES. 


Altrincham.—The result of the poll taken in this 
township on the question of electric tramways had been declared. 
The number of voting cards issued was 2,874, of which 1,386 were 
returned, There were 894 votes in favour of the scheme, and 473 
against. Of those in favour, 712 supported the carrying out of the 
scheme by the District Council, and 182 by a private company. 
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Birmingham.—Representatives of a number of local 
authorities held a conference on Friday on the tramway question, 
and a resolntion was passed to the effect that it was desirable that 
the authorities outside the city should combine for the purpose of 
dealing with the tramway question. 


Bolton.—The Corporation Tramways Committee has 
decided to include in the next Parliamentary Bill powers in respect 
to the Horwich electric tramways. It has aleo been decided to 
connect the borough tramways with the East Lancashire system. 


* 
Bromley.— The chief engineer of the B. E. T. Co. has 
informed the U. D. C. that he is preparing a scheme of electric tram- 
ways for submission to the Council. When the matter came before 
the Council on September 24th, opinion was in favour of the 
Council preparing a scheme of its own. The matter was referred to 


a committee. 


Chatham to Gravesend,—At the meeting of the 
Strood D.C. last week, a letter was read from Messrs. Ashurst, 
Morris, Cripps & Co., of London, the solicitors to the Chatham and 
District Light Railways Company, stating that their cliente had 
been asked to consider the possibility of constructing a tramway 
system to connect the company's existing lines at Chatham and the 
district with the town of Gravesend (a distance of some 8 miles). 
Before coming to a decision in the matter they would like to 
ascertain as far as possible the attitude of the authorities principally 
interested in the matter. The matter was discussed by the Council 
and Mr. Thos. H. Baker, J.P. It was resolved that the Council 
viewed the proposal very favourably, and would do allit could to 
assist the matter on. 


Crowland.—The R. D. C. has decided to oppose the 
application of the promoters of the Crowland and District Light 
Railway for an extension of time for constructing the line, with the 
object of securing a more favourable proposal. 


Dartford.—The U.D.C. on September 25th decided to 
obtain advice from Mr. Hawtayne, its consulting engineer, with 
respect to the provision of electric trams for the town. Opinion 
was in favour of а private company undertaking the work in pre- 
ference to the Council, which has just provided an electric light 
installation. | 


 Bevonport.—A child of five was killed by an electric car 
on the Plymouth, Devonport and Stonehouse system last 
Saturday. d ` 

On the same day on. the Devonport and District lines, at Ply- 
mouth, a serious accident occurred to a car which got beyond the 
driver's control,and led to the death of one person, and injury to 


© 


eight otbers. The car was descending the incline leading to the 


S. W. Railway station, but the application of the brakes failed to 
stop it, and at the foot of the slope, where the line takes a sharp 
curve into one of the main roads to Devonport, the vehicle, which 
had by this time attained a terrific расе, jumped the rails, crotsed 
the road, and dashed into a wall enclosing the carriage entrance to 


the station. The force of the impact broke the wall, and caused the 


car itself partly to topple over. Some of the passengers on top 
jumped into the roadway, and others were thrown off. Mr. Chope, 
a dentist's assistant, ia jumping off, succeeded in clearing the car 
and the wall, but as he. alighted in the roadway, which slopes down 


to the entrance to the station, a piece of granite coping weighing ` 


several hundred-weight, dislodged by the force of the collision, 
fellon his head, death being instantaneous. 

It appears that in June last a car left the rails at the same spot 
and damaged the station-wall. The Tramway Committee on 
Saturday resolved to ask the Board of Trade for an immediate 
inquiry into both accidents. 

At the inquest which was opened at Devonport on Monday into 
the death of Mr. Chope, the Coroner intimated that he should 
adjourn the inquiry for a week. The foreman said some of the 
jary were of opinion that it was really dangerous to use the section 
of the line where the accident occurred, and they thought that, until a 
Board of Trade inquiry bad been held, the cars should be stopped 


at the top of the hill and passengers transferred to another car at 
the bottom. ‘There had already been three accidents, which showed | 


the section, though short, to be a dangerous one. Another jury- 
man eaid that it was not the first time that an accident had occurred 
at that particular spot, and it was a great mercy that a more serious 
accident had not happened before, especially when some 100 or 120 
dockyard workmen were riding on the cars. The Coroner replied 
that it would be rather unwise at that juncture to pass any recom- 
mendation without having heard any evidence in the case. 


. Eccles.—The Parliamentary Special. Committee of the 
Corporation has recommended the payment to the Balford Corpora- 
tion of £20,000 on account of expenses incurred in the recon- 
struction of the Eccles tramlines and their adaptation for electrical 
traction. The tramway from Eccles to Peel Green is to be opened 
for traffic on October 3rd. The line connecting the borough with 
Pendleton, vid the Eccles Old Road, is also completed. The 
Salford Corporation wants certain alterations made in the construc- 
tion of the lines in Eccles, on the circular route to Patricroft, but 
the Parliamentary Committee of Eccles cannot agree with it. 
The Salford Corporation nas been informed that it must bear the 
sole responsibility for any alterations, made duríng the progress of 
the work, where в departure from the terms of the agreement is 
involved, unless the written sanction of the Eccles Committee i» 
first obtained, 


Exeter.—The T.C. on September 25th decided to take 
steps to obtain powers to construct electric tramways in the city. 
The Electric Traction Committee recommended a route of nesrly 
seven miles, at an estimated cost, including overhead equipment, of 
£6,500 per mile, bat it was decided also to construct other lines from 
Exe Bridge to Redhills, and in South Street. 


Gloucester.—The Council on September 25th confirmed 
the agreement for the purchase of the undertaking, &c., of the City 
of Gloucester Tramways Company, Limited, for £26,000, and 
decided to ask Board of Trade sanction to a loan. 


Kendal.—The Т.О. has received from the Electric 
Haulage Co., of London, an offer to supply on approval, for six 
months, one of their 1902 type of road cars for 24 passengers, and 
fit up at their expense a mile of two-wire overhead line, to be 
connected to the Corporation electric feeders. After the proba- 
tion period the car and line, if satisfactory, would be purchased by 
the Corporation at £1,800 per mile of line and £600 per car; and 
if unsatisfactory they would remove both at their own expense. A 
sub-committee has been appointed to fully consider the proposal. 


Lancaster. — At the T.C. meeting last week Mr. 
Alderman Smith, chairman of the Electric Tramways Committee 
said that the routes to Scotforth and the Park were practically com- 

leted, and about 10 cars were ready, but there was no power to 

rive them. The machinery was ready for delivery, but the 
buildings had not been ready to receive the plant. Mr. Councillor 
Heald, chairman of the Electricity Committee, intimated that the 
first unit of the generating plant would be delivered last week. It 
was mentioned in regard to the Lancaster and Morecambe route 
that a definite offer had now been received from tbe Lancaster 
and District Tramway Company of the sale of their interest in tbe 
-horse traction line. This will be considered by the Committee at 
their next meeting. It is recognised that unless Lancaster is joined 
to Morecambe the tramways will not be the financial success which 
is desired, but the negotiations hitherto have not been conducted in 
a very diplomatic manner. The contracts for the lengths of tram- | 


way now completed, about two miles with the cars sheds and 


station, amounted to about £23,000, and the work bas been carried 
out under the persona) supervision of Mr. W. A. Tester, electrical 


engineers. 

Llanelly.—' The British Insulated Wire Company has 
made arrangements with another firm to take over the electric 
traction for Llanelly, and an early completion is promised. 


Macclesfield.—The 'T.C. has received notice from a 
private company of its intention to apply to Parliament for powers 
to construct a line of electric tramway in the borough in three 
years, and without the borongh in five years. The company pro- 


poses to take its electrical power from the Corporation if it is pre- 


pared to supply it; if not, it will seek powers to generate its own 
energy. [As the present railway accommodation is inadequate, 


.the scheme is meeting with favourable consideration. 


Manchester.—Our Manchester correspondent writes :— 
“The Corporation is making a profitable business of its tramway». 
After all working and ot her ez penses have been met there will remair, 
upon the past year's working, a disposable balance of £30,00(. 
Allowing for interest on the mortgsge debt, sinking fund, and 
instalment of loans, ihe Tramways Committee will have a round 
sum of £20,000 to hand over in relief of the city rates; £10,000 
being placed to reserve, renewals, and depreciation account. The 
net profits gre expected to increase considerably during the next 
few years, & fact which the heavily-taxed ratepayers regard with 
no small satisfaction. The gross weekly earnings of the lines 
already opened average about £5,500. The extension to the 
southern euburbs, including Withington, is being rapidly pushed 
forward, and the lines will be opened there probably before the 
end of the year. 

Trouble is brewing between the drivers and guards of the Cor- 
poration tramways and their employers. The men had a midnight 
meeting on Saturday last, presided over by Councillor Tostal, of 
Bolton (the president of the Tramways Employéós Amalgamated 
Society), and, after a three hours’ discussion of grievances, they 
appointed a deputation to wait upon the Tramways Committee at 
its next meeting. Two alternative schemes for relieving the 
situation" are to be submitted to the Committee. As the meeting 
was private, it is not known precisely what these are, but it is 
understood that what the men want is a continuous working day of 
fixed length, in place of the present broken one. 

The Manchester Tramways Committee is seeking to have intro- 
duced into the Genera) Powers Bill of the Corporation in the next 
session of Parliament a proposal to amend Section 9 of the Local 
Tramways Act of 1899, and Section 22 of the Act of 1900 “ во as to 
provide that the powers of the last-named section as to laying down 
double or interlacing lines in place of single lines, and vice vers, 
and as to altering the positions of tramways and other matters, shall 
extend to tramways outside the city, which are or shall be leased to 
the Corporation.” 

The Manchester and Salford Corporations have not as yet found 
а modus vꝛrendi with regard to the vexed question of an interchange 
of tramway traffic. A sub-committee bas been appointed by cach 
authority, and they were to have had a conference last week, but 
some hitch prevented it. A divergence of views on some minor 
details seems to stand in the way of any immediate settlement. 
Meanwhile the public is intensely dissatisfied with the existing 


state of things. 
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Oldham.—It is expected that the B. of Т. inspector, 
Major Druitt, will make his official inspection to-day of the new 
electrical tramway route to Moorside, & section which, when open 
to the public, will be greatly appreciated by football enthusiasts, 
as it passes the Oldham F.C.’s ground. The Henshaw Street to 
Chadderton section is also about ready. 


Rawdon.—The District Council has passed a resolution 
approving of the scheme of tramways from the Leeds City boundary 
to Guiseley, which Messrs. Le Maitre & Parker, a Leeds firm of 
engineers, are preparing on behalf of clients. ` 


Sheerness.— It is expected that in the next few months 
the electric trams will be in active operation at Sheerness-on-Sea. 
The work of constructing the permanent way, trolley poles, &c., is 
progressing rapidly, as well as the building of the generating 
station, &c. The trolley work will be slightly different to that in 
use by the Chatham and District Light Railways Compauy. The 
contractors are Messrs. J. G. White & Co., of London. The*power 
station will supply energy for both lighting and traction. 


South Laneashire.—On Thursday last week Major 
Pringle and Mr. A. P. Trotter, acting for the B. of T, inspected a 
newly completed length of 16 miles of track, lying between 
Lowton, Leigh, Atherton and Tyldesley. Another four miles df 
track, extending towards Hindley, ате nearly complete, so that since 
the work of constructing the South Lancashire Tramway began, in 
March last, 20 miles of track have been constructed. The scheme, 
in its entirety, contemplates the construction of 105 miles of tram- 
ways which will connect Liverpool, St. Helene, Wigan, Leigh, 
Bolton, Atherton, Hindley, Tyldesley, Haydock, Earlestown, 
Neaton, Golborne, Warrington, Westhoughton, Ince, Ashtor-in- 
Makerfield, Walkden, Worsley, Accrington, Rochdale, Bolton, Man- 
chester, and other towns. Power will be supplied from a central 
generating station at Howe Bridge, Atherton. The work of cor- 
struction was begun by Mr. Alfred H. Gibbings, and is now being 
carried out under the direction of Mr. J. R. Salter, engineer-in- 
chief. The consulting engineers for this extensive scheme are 
Messrs. Kincaid, Waller & Manville, London. 


Southampton.—The T.C. has applied for a loan of 


£7,000 for the purchase of 12 additional tram cars. 


Stone (Kent).—The Parish Council is considering & pro- 
posal from the Electric Tramway Company for extending the service 
from Gravesend and Swanscombe to Btone. 


Stourbridge.—The Dudley, Stourbridge and District 
Electric Traction Co. has informed the U.D.C. that, owing to the 
restrictions imposed by the Council on the traffic through High 
Street, Stourbridge, they cannot see their way to run through cars 
between Stourbridge and Kingswinford. 


Swansea.—The Tramways Sub-Committee was engaged 
on Wednesday last week in considering several surface-contact 
systems for the new extension lines. The Britieh Schuckert 
Electric Traction Company laid an illustrative model installation 
in the Council chamber. Representatives of other systems, includ- 
ing the Kingsland, were also present. | 


Tramways v. Railways.—Tube and electric tramway 
competition between such places as Richmond, Kew, and Acton 
and the City has compelled the North London Railway to revise 
its season ticket rates between there points and the City."— Financial 
News. 

Tyneside.—The new system of the Tyneside Tramways 
Company from Gosforth to North Shields was opened on Monday 
by Mrs. W. A. Watson-Armstrong, wife of the chairman of the 
company. 

 Wigan.—A Liverpool paper says that at a meeting of 
the Electric Light and Tramways Committee last Thursday, it was 
decided that owing to the loss sustained by the running of the 
Frog Lane tramway, that route should be closed after October 1st. 


TELEGRAPH AND TELEPHONE NOTES 


Chilian Cable. — Commercial Intelligence says that 
tenders were recently submitted to the Chilian Government for 
the construction of a submarine cable between Talcahuano and 
Puenta Arenas, but as the committee appointed to consider the 
offers did not recommend any one of them for acceptance, the 
Government has determined to get fresh soundings made, with 
the object of issning another call for tenders. 


Wireless Telegraphy.— The Evening Standard corre- 
spondent at Paris says that the Minister of the Colonies, owing to 
the frequent interruptions of the submarine cable between Mar- 
tinique and Guadeloupe by volcanic disturbances, intends to 
establish communication between the two Islands by means of 
wireless telegraphy. Capt. Ferrie, of the Engineers, and M. Magne 
are leaving for the Island with the necessary apparatus. These 
gentlemen will also instal means of communication between 
the posts which M. Lacroix will erect in various parts of the 
danger zone and places in the Island outside the evacuated 
region which it may seem necessary to warn of the first dangerous 
symptoms of the volcano. р 

It is stated that the International Conference on wireless tele- 
graphy will take place shortly in Berlin. : 


Telegraphic Iaterruptions and Repairs :— 


CABLES, ү 
Lstakia-Cyprus oe ээ ee ee ee ee June 90, 1809 ee ee 
Communication with Carthagena and Barran- 

gue (Columbia) ee ee oe ee ee Deo. 8, 1900 66 
Trinidad-Demerara No. 1 .. as ve " оа 
Communication with Bolama s »s .. April 18, 1903 .. 
Bt. Lucia-Grenadà .. .. .. .. Ма 
Dominica-Martinique .. č. ae ee . Мау 8, 1902 
8t. Lucia-Martinique .. as Ss ee 
Guadeloupe-Martinique „> - oe .. May 9, 1902 > is 
Santa Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902. .. W^ 


INTRRRUPTED. REPAIRED, _ 


Puerto Plata-Martiniqaue y 10, 1902 К 
Guantanamo-Mole St. Nichol ES Aug. 5, 1902 à 
Cayenne-Pinheiro е8 es ee oe .. Aug. 18, 1902 .. à 
Bt. Lucia-St. Vincent .. - oe T .. Sept. 18, 1902 .. T 


LANDLINES :— А 
Route vía Hanekin on Persian terri vs Feb. 94,1900  .. 
Communication with Tientsin and u via . 
Helampo vs as vis 5% ee July 18, 1900 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Barrow-in-Furness.—October 15th. Two batteries of 
accumulators, two boosters, switchboards, &c. Bee Official 
Notices " September 26th. 


Batlev.—October 10th. 240 accumulator cells and 
accessories. See “‘Oflicial Notices September 26th. 


Belfast.—October 10th. Electric motors (12 months’ 
supply) for the Corporation. See “Official Notices " Sept. 19th. 


Belgiam.—October 8th. The Belgian State Railway 
authorities at La Bourse, Brussels, are inviting tenders for 
the supply of 109} tons of galvanised iron telegraph wire, 
1,800 metres of office cable, 2, 00 metres of six-conductor sub- 
marine cable, 606 kilometres of copper wire, 33,000 telephone 
insulators, and 58,000 telegraph insulators, &c., for the telegraph 
service. 


Dartford.—October 7th. Installation for the Dartford 
Co-operative Society. See “ Official Notices " to-day. 


Dudley.—October 18th. 
" Official Notices ” to-day. 


France,— October 6th. Tenders are being invited until 
October 6th by the French Post and Telegraph authorities in Paris, 
for the supply and laying of a submarine cable between Maurice 
and I, Reunion, one between Tamatave and La Reunion, one 
between Saigon and Pontianak, and one between Brest and Dakar. 
Particulars may be obtained from, aud tenders are to be sent to, Le 
Sous-Secretariat d'Etat des Postes et Telegraphes, 103, Rue de 
Grenelle, Paris. z 


G.W.Ry.—October 16th. Telegraph instruments and 
apparatus, electric lamps, carbons and other stores for the G. W. Ry. 
See '' Official Notices " to-day. | 


Hford.—October 6th. Dry-back boiler, piping and 
condensing plant for electricity works extensions. See “Official 
Notices September 19th. | 


Ipswich. — October 22nd. (a) Switchboard, motor 
boosters, and connections. (5) Overhead construction for tramways. 
See '' Official Notices " September 26th, | 


Maidenhead.—October 6th. Installation for the Guild- 
hall. .See '' Official Notices " September 19th. 


Manchester. — October 4th. Steel tramway poles. See 
" Official Notices September 26th. 


Middlesex.—October 7th. The Light Railways Com- 
mittee of the Middlesex County Council invites tenders for the - 
construction of permanent way (for electric traction), bridge work, 
&c., of about 11 miles of light railways. The conditions, specifica- 
tion, &c., may be seen at the offices of H. T. Wakelam, M. I. C. Z., 
county engineer, Middlesex Guildhall, Westminster. 


London.—October 21st. - Two electric car traversers for 
the L.O.C. tram depéts. Specifications, &c., at Spring Gardens, £2. 


N.E. Railway.—October 7th. The directors are in- 
viting tenders for the complete electrification of about 37 miles 
of standard gauge line (double track mostly), For further 
particulars see our “Official Notices " July 25th. 


Paris.—October 27th. Competition for supply and 
installation of motors, pumps and generators for water-worke. 
Apply Hotel de Ville, Paris. | 

Rotherham.— October 16th. (a) Pipes, feed pump. 


economiser, &c.; (b) switchboard. See ‘Official Notices” Septem- 
ber 26th. 
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Shanghai.—October 30th. (a) Two 500-Kw. steam 
alternators ; (b) switchboards; (c) two condensers and pumps. See 
" Official Notices " September 12th. 


St. Petersburg.— November Ist (14th) Тһе T.C. 
invites tenders for the reconstruction of the three town tramway 
lines, hitherto worked by horse trsction, with electrical power, and 
the construction of an electric station. The terms of the tender, 
also application forms with particulars, will be seat free at 
onoe either by post or wire. The last date for the production 


of projects and offers is as above, and applications should be . 


addressed: Stadt Amt, St. Petersburg, Russia. 


Stalybridge.—October 18th. The Stalybridge, Hyde 
and Dukinfield Electricity Board invites tenders for Lancashire 
hoilers, economisers, condeneer and pumps, piping, crane, &c. See 
* Official Notices September 19th. 


Sunderland. — The Electricity Committee of the 
Sunderland Corporation have authorised their electrical engineer 
to advertise for tenders for the first instalment of the three-phase 
plant detailed in the report on the supply of electrical energy to 
the Docks, and published by us on the 19th ult. 

Swindon.—October 4th. Section A.—Station lighting, 
and motor wiring; Section B.— Testing instruments and accessories. 
Sce “ Official Notices” September 19th. 

Swindon.—October 7th. Installations for consumers’ 
premises for the T.C. See “Official Notices” September 19th. 


Tien - Tsin, — November 80th. The Municipal 


Secretary at Tien-Twin is calling for proposals for the lighting of 
the British concessions by electricity. See this column for Avgust 


. 15th. 


Watford.—October 14th. Installation for Becch Grove 
Chapel. See “ Official Notices” to-day. 


West Ham, — October 7th. Forty-six lighting and 
traction poles. See “Official Notices September 19th. 


Wigan.—October 20th. (a) Electrical equipment of a 
short length of new tramway and a portion of the existing line; (b) 
construction of same; (c) 18 bogie cars, doublc-deck, four motor. 
See Official Notices September 26th. 


CLOSED. 


Bevon.—The County Council has accepted the tender 
of the Northern Electric Company, Limited, for installing the 
electric light at the County Lunatic Asylum, at £1,065 18s. 11d. 


Hampstead.—The Borough Council has accepted the 
tender of Messrs. Rowland Carr & Co., for the supply and delivery 
of 28 arc lamp columns and brackets. 


Newport  (Mon.)—Messrs. Alger & Son, Newport, have 
been entrusted with several important electric light contracts in- 
clading the lighting of the new Celluloid Works, Port-Talbot, the 
splendid new works of Messrs. Guest, Keen & Co. (are and incan- 


descent light being used in this case); and the Redbrook Tinplate 


Works, 


Southampton.—At the last meeting of the T.C. the 
Tramways Committee submitted the following tenders for the 
construction of the tramways in Onslow Road, Bevois Valley, and 
Bevois Hill:—Coston & Co., Ltd., £2,283; F. Osman, £2,288; 
Douglas & Richards, £2,360 ; F. Grace, £2,571; W. L. Meredith and 
Co., Ltd., Gloucester, £2,821 123. 9d.; Peter Smith, London; 
£3,040 148.; M. A. Stepstone, & Co., London, £3,317 11s. 11d. 
The ‘borough engineer's protecting estimate was £2,813. The 
Committee recommended the acceptance of Mesers. Coston & Co.'s 
tender, After discussion, the Committee’s recommendation was 
adopted. The Committee reported that they had considered the 
tenders for the supply of materials for the proposed new route of 
tramways and recommended that poles be obtained from the 
British Thomson-Houston Company, at £5 178. 6d. each, the same as 
previously supplied ; that the tender of Mesers. Blackwell & Co. be 
accepted for the supply of bases at £1 each, and that of 
Messrs. Macartney, McElroy & Co., for scroll work, at 148. per cwt. 
The recommendation was adopted. 


Stockton-on-Tees.—The Triumph Stoker, Limited, 
has secured the contract for the mechanical stokers, &c., for five 


` boilers at the electricity works extension. 


FORTHCOMING EVENTS. 


Friday, October 10th.— At 8 p.m., at Holborn Restaurant. Electro- 
Harmonic Society's first Smoking Concert for the 
new session. 

Monday, October 13th. — Institute of Marine Engineers. 

: " Btandardising of Pipe Flanges and Flanged Fittings,” 
by Mr. J. R. Ruthven. 


OBITUARY. 


We hear with profound regret of the death of Mr. Fred. 
Bathurst, A.I.E.E., which occurred quite unexpectedly last 
Saturday afternoon while he was sleeping. The cause was 
heart failure following an attack of asthma, to which he 
had been subject for a number of years. He was a man of 
remarkable push and energy and indomitable perecverance, 
as all who have come into touch with him in connection 
with electric conduit wiring will have recognised from the 
first moment of meeting him. In fact, his pushfulness and 
commercial ability in introducing his electric conduit 
systems seem to have exceeded his physical strength to 
bear the strain which has to be met in these days of 
strenuous competition. As our readers are aware, he had 
only a few months ago completed arrangements for intro- 
ducing his new Armorduct " system into this country. ' 
Mr. Bathurst commenced his career ав з pupil 
at the Finsbury Technical College, under Prof. 
Ayrton, and thereafter he held an appointment 
with Messrs. Woodhouse & Rawson for several years. 
Subsequently he visited the United States, and obtained a 
epee of importance at the Edison works, his department 
ing more particularly connected with Mr. Edison himself 
and his laboratory experiments. It was when he returned 
from this stay in the States that he first brought back the 
agency for the interior conduit system of wiring. It may be 
mentioned that some years ago Mr. Bathurst was awarded 
the Society of Arts gold medal and a £25 premium for a 
paper on Prevention of Fire Risks." * | 
There will be many men in the electrical fraternity wh 
will miss the deceased gentleman, whose energetic ways and 
straightforward dealings had earned for him their admiration. 
In the editorial rooms of the ELECTRICAL REVIEW, where 
he was an occasional caller, generally in the capacity of an 
esteemed contributor, we shall deeply feel his loss, and we 
would tender to his sorrowing widow our most sincere con- 
dolences in the loss of her husband at an age (36) when 
most men are just beginning to make their mark in life. 
The death is also announced of Mr. Alexander Sinclair 
Macpherson, a principal in the firm of Messrs. Fairbairn, 
Lawson, Coombe, Barbour, Limited, engineers, of Lecds, 


Ourselves. — Our readers may be interested to learn 
that our “Electric Power" issue met with a most gratifying 
reception among electrical engineers all over the country. It was 
also favourably noticed in quite a number of London and provincial 
newspapers, our specially prepared map of electric power areas 
calling forth considerable comment. Notwithstanding the extra 
printing number, we learn from the Publishing Department that 
the edition bas only just met the demand, very few copies being 
now obtainable. It may, perhaps, be interesting if we mention 
that the total weight of paper used in the production of that issue 
was over 54 tons, and this very large quantity had to be dealt 
with, sheet by sheet, between the hours of 9 p.m. on Thursday, 


September 11th, and 3 o'clock the following morning—six hours in 


all. Opinions which have reached us from many appreciative 
electrical manufacturing and professional men prove that the issue 
was, and is, valued asatimely treatise on the progress of electric 
power. 

The Electric Post.—A correspondent writing under date 
Paris, September 27th, 1902, says:—'' On inquiry at the office of 
the Under Secretary of State for Posts and Telegraphs, I was 
informed that the French authorities are taking а keen interest in 


. the proposal of the Italian engineer, Piscicelli, to employ aerial 


lines for the transport of correspondence. Во far as the experts 
can judge from the meagre descriptions which bave been tele- 
graphed, the system seems to promise success. The French 
authorities bave, it appears, been conducting a series of experiments 
for the electrical transport of letters between the Chief Post Office 
in the Rue du Louvre and the Nortbern Railway Terminus, a dis- 
tance of about two miles. Underground conduits were used, and 
although the problem of rapid transport was easily solved, the 
difficulties in the way of dealing with a large mass of correspondence 
caused the abandonment of the experiments. The mail cart system 
has now been again requisitioned, but the experiments may be re- 
sumed. The officials are of opinion that the estimated cost of the 
Piscicelli system, 3,000 francs per kilometre is very low, and they 
are looking hopefully to it to solve some of their uneolved problems 


in rapid postage." 
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* Eleetro-chemical Industry.“ We have received 
from the Electro-chemical Publishing Company, of Philadelphia, a 
copy of the first issue of this new journal. It carries with it a 
businesslike impression, and has a number of well - illustrated 
articles on electro-chemical subjects, the piéce de resistance being a 


full account of the electro-chemical industries carried on at the- 


Niagara Falls, written by Mr. J. W. Richards, Ph.D., president of 
the American Electro-chemical Society.. Other contributions are 
„Transformers for Electro-chemical Work,” by J. S. Peck; “ Electro- 
chemistry as an Engineering Course,” by Prof. C. F. Burgess; 
" Pioneers of Electro-chemistry”;  ''Electro-chemical Theories 
Illustrated by Examples from Practice”; analysis of electro- 


ГА 


chemical patents; and а synopsis of articles in other journals. We 


extract the following list of papers which were to come before the 
September 15th to 18th second general meeting of the American 
Electro-chemical Society at Niagara Falls:— 

Francis A. J. Fitzgerald, Niagara Falls, N.Y.: Note on Testing Carbon 
Electrodes.” 

Prof. J. W. Richards, Ph.D., Lehigh University, Bethlehem, Pa.: Efficiency 
of Electric Furnace Operations.” 

Р. G. Balom, Philadeiphian, Pa.: Additional Notes on Lead Reduction.“ 

Alfred T. Weightman, Niagara Falls, N.Y.: '*Cathodic Reduction." 

Prof. Louis Kahlenberg, Ph.D., University of Wisconsin, Madison, Wis.: 
Differences of Potential between Metallic Cadmium and Solutions of 
Cadmium Iodide in Various Solvents." 

Prof. R. 8. Hutton, Owens College, Manchester, England: “ Тһе Fusion of 
Quart; in the Electric Furnace.” 

Marcus Ruthenberg, Philadelphia, Pa.: Developments in Flectrometallurgy 
of Iron and Steel.“ 

Prof. H. T. Barnes, Ph.D., McGill University, Montreal, Can.: Theory and 
Practice of Continuous Flow Calorimetry.” 

Carl Hering, Philadelphia, Pa.: An Apparent Electro-chemical Paradox.“ 
: C. J. Reed, Philadelphia, Pa: Some Phenomena of Electrolytic Con- 

uction.” 

Prof. Henry 8. Carhart, LL.D., University of Michigan, Ann Arbor, Mich. : 
"The Nickel Concentration Cell." 

Prof. W. E. Goldsborough, Lafayette, Ind.: ''Electro-chemistry at the 
World's Fair, 8t. Louis.” 

Arvid Reuterdahl, Providence, R. I.: Тһе Electronic Hypothesis and Ite 
Apblioations.“ 

Prof. John Langley, Ph.D., Cleveland, Ohio: Electro- chemical Polarisa- 
tion.“ 

Hugh Rodman, Philadelphia, Pa.: “ storage Battery Invention.“ 

Woolsey McA. Johnson, New Brighton, S. I., N. V.: The Electrolytio Disso- 
lution of Soluble Metallic Anodes.” 

C. W. Volney, Ph.D., Keyport, N.Y.. On the Electrolysis of Sodium Nitrate 
and the Composition of the Developed Gases.” 

D. H. Browne, Cleveland, Ohio: Pumps and other Accessories in Electro- 
lytic Plants." 

Prof. G. B. Frankforter, University of Minnesota, Minneapolis, Minn. 

Titus Ulke, Sault Ste. Marie, Ont., Can. 

Alfred H. Cowles, Cleveland, Ohio: “А Unit of Quantity of Electricity for 
Use in Eleetro-chemical] Calculations.” 

Edw. R. Taylor, Penn Yan., N.Y.: Some Further Advances on the Closed 
and Continuous- Working Electrio Furnace." 

Prof. F, Haber, Ph.D., Karlsruhe, Germany. 

We wish our new American contemporary every success. No 
doubt there is more scope for such a journal in the States than 


there is in this country at the moment. 


National Physical Laboratory.—Thc Committee of 
the Laboratory bas issued a set of pamphlets detailing the tests in 
the Physics, Engineering and Observatory Departments which 
it is now prepared to carry out. The director, Dr. Glazebrook, 
points out that the two first-mentioned are at present in many 
respects provisional ; the Committee desires to develop the work in 
the directions indicated by the demands received for assistance, 
and is willing to consider suggestions for the extension of the work 
and the modification of details. 

The Observatory Department is, of course, the most advanced, 
as the work done there in connection with barometers and pressure 
gauges, thermometers, ships’ instruments, watches and meteoro- 
logical apparatus has been carried on for many years. 

The Physics Department is ready to deal with electrical instru- 
ments of all kinds, insulation resistance of cables and insulators, 
arc lamp carbons, standard and other cells, magnetic properties of 
materials, p.c. motors, arc lampe, &c., and with high-range and low- 
range thermometers, line and end measures, measuring glasses and 
weights. Photo-micrographic examination of metals (especially 
вве] rails), and the testing of lenses, are also carried on in this 
Department. | 

The Engineering Department, which ie situated with the last- 
named at Bushy House, is equipped for testing pressure and 
vacuum gauges, indicators, workshop gauges, aud materials of con- 
struction ; the apparatus is as yet incomplete, the nature of the 
equipment to be provided being dependent largely upon experience 
of the demand. | 

Tbe importance of the work done and to be done by the Laboratory 
has been amply emphasised in our columns. We trust tbat full 
advantage will be taken of the facilities offered to manufacturers 
for the performance of accurate and impartial tests. The fees 
scheduled in the pamphlets before usare in most cases trifling, 
compared with the increase in value of the instruments tested when 
accompanied by a certificate of accuracy, and no doubt it will be 
found far more economical and satisfactory to have certain kinds of 
measurements made by experts, with costly apparatus permanently 
set up, than to attempt to carry them out under the conditions 
obtaining in a manufacturing establishment. 


“ А House Divided Against Itself," е, — Last week we 
quoted a small instance of trade union practices in the electric wiring 
business in Chicago. A8 we wrote the scene was ahifting to this side 
of the Atlantic, for the Bradford Tramway Committee has had to 
face a similar difficulty. The joineraand coach builders of that city 
bave been disputing as to which of them are entitled to carry out 
repairs to car bodies, and deputations have attended before the 
Committee to argue the matter. The Committee, however, proved 
unequal to understanding the distinctions laid down, and asked the 
men to settle the matter themselves as bebween their two unions, 


What Price This ?—A German engineer, who has been 
identified with some of the largest electrica! accomplishments in 
Germany,a few days ago remarked, at the luncheon table of a 
Cincinnati botel:—' Before I left Germany I wrote foür of our 
largest electrical machinery manufacturers, advising that I was 
about to instal a generator of large unite, and would like their 
prices for the machine. From three of the four leading manufac- 
turers addressed I received replies, which asked, ‘What will yon 


_ give?’ The fact is, the shops of the German electrical manufac- 


turers are almost idle, and they will accept orders at any figures 


offered. New York Electrical Review. 


Personal.— Mr. Michael B. Field, at present electrical 
engineer to the Glasgow Tramways, has been appointed to the 
position of contract engineer by Messrs. Ferranti, Ltd., Hollinwood. 
Mr. F. Barnes Spencer, at present engineer to the Wimbledon 
Urban District Council, has been appointed to the position of sales 
manager by the same company. These gentlemen will jointly repre- 
sent Messrs. Ferranti, Ltd., and their headquarters will be in 
London, where an office is shortly to be opened. 

Mr. J. Kerrigan, manager of the Dewsbury, Batley and Birstall 
tramways, has been appointed to в p at Peterborough, 
and Mr. Lionel Johnston, of Middleton (Lanoashire), has been 
appointed manager of the Dewsbury, Batley and Birstall tramways. 

. Morton Beales, formerly of Messrs. Ferranti, Ltd., and latterly 
commercial engineer to Messrs. J. G. White & Co., has resigned his 
position with that firm in order to accept a post on the staff of the 
British Westinghouse Electrical and Manufacturing Co., Ltd. His 
new duties commenced on September 15th. 


The Glasgow Engines.—We are pleased to note that 
our esteemed contemporary, the Engineer, adopta the same attitude 
as ourselves with regard to the teste recently made on the Pinkston 
engines. 
remarks that “the inner history of the contract will probably never 
be written —an opinion with which we are quite in accord. Point- 
ing out, ав we did on August 29th, that Prof. Barr's report, which 
was understood to be private, was commented on and misquoted in 
the columns of a contemporary while the ink was hardly dry,” 
" exalting the American engines at the expense of those made in 
England and Scotland," the Engineer explains that it received no 
copy of the report at all, and is obliged to quote a monthly 


. journal. 


Our contemporary severely criticises the report, commenting 
especislly on the points which we have already emphasised, and 
remarks that “the danger lies in regarding the report as holding 
thereputation of a really scientific document." The result appears 
to the Engineer, as it does to us, to be next to incredible.” 

We have eaid enough about the teste; they relate solely to th 
engines. The performance of the alternators has not been reported 
upon, so far as we are aware, but we know the quality of the B.T.H. 
generators well enough to feel sure that they are satisfactory. A 
steam alternator, however, has characteristics of its own, entirely 
apart from the special features proper to its component parts, and 
one of the most important of these is the ability to run in parallel 
with others— or the lack of it. We know that provision is made on 
the switchboard for running the generators either in parallel or 
separately, at will; and we should appreciate, as would our readers, 
an official statement as to the practice followed at Pinkston. Can 
these steam alternators be run in parallel in regular working; and 
are they regularly run in parallel ? 


Finsbury Lectures and Courses.— The evening courses 
in electrical engineering at the Technical College, Finsbury, begin 
on Monday, October 6th. In the Advanced (Monday night) course, 


Prof. Silvanus Thompson will lecture on Three-phase, and later 


on "Dynamo Design." Mr. Simmons will take part of the lectures 
after Christmas. On the Wednesday evenings Mr. Darling will 
lecture on “ Electrical Instruments, &c.," and later Prof. Thompson 
will take up “ Magnetism and Electro-magnetic Apparatus.” On 
Friday nights, commencing October 10th, Mr. Darling and Prof. 
Thompson will share the lectures on Physics,” Prof. Thompson 
giving those on Light,” and Mr. Darling those on Heat,” in- 
cluding “ Thermodynamics.” 


Liverpool Overhead Railway.—On Wednesday the 
accelerated service on the Liverpool Overbead Railway began. 
The new equipment has already been described in our columns. 


German Losses.— Тһе balance-sheet of the Electricitäts- 
Gesellschaft Felix Singer & Co., of Ehrenfeld, Cologne, for the 
financial year 1901-2 shows a loss of £16,617. The Rheinau 
Mannheim Chemical Industry Joint Stock Co. is now shown to have 
worked at a loss for many years, but deficits had been concealed 
by means of false entries, for which directors have just been 
arrested. The capital of 24 million marks is said to have been 
practically lost. It is stated that failures of other firms connected 
with the Society of Chemical Industry are feared. 


Electricity Supply.—The L. G. B. has informed the 
Barking U.D.O. that the deficit of £2,300 on the electric lighting 
revenue account must be paid out of the next rate, instead of 
spreading it over several rates. Since our leader pages went to 
prese, we have made a further examination of the Boardſof Trade 
returns, and find that the municipal losses column total comes out 
at £151,000, the figure of £102,900 being obtained after the surplus 
total had been deducted therefrom. We were misled by the oom: 
piler's curious way of bringing down his total, which at first sight 
makes it look as though there were surpluses in no casos, but losses 
m r 


In a leading article on this subject, our contemporary 
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ee ee Society.— On Friday evening next, 
October 10th, the first concert of the 1902—3 season will take place 
in the Crown Room of the Holborn Restaurant. The change of 


place is due to the rebuilding operations which are now in progress 
at the St. James's Hall It is hoped that there will be a large. 


gathering to give the Society а good “ send-off” for the season, 


Electrical Laboratory at Stratford Mechanics’ 
Institute.—On Tuesday evening last week Lord Claud Hamilton 
opened the new electrical laboratory at the G.E. Railway Mechanics’ 
Institute at Stratford. | | ae 


Appointments Vacant.— An electrical engineer for the 
Glasgow Corporation Tramways (£500); assistant lecturer and 
senior demonstrator in electrical engineering for the Royal Tech- 
nical Institute at Salford, at £130 ; junior assistant engineer for the 
Watford electricity works; chief assistant electrical cngineer for 
West Bromwich, See Official Notices" to-day. 

‘ 4 


EE — 
THE CENTRAL STATION ENGINEER. 


Мв. J. C. ROBERTSON, engineer-in-charge at Perth electricity works, 
has been appointed assistant-in-charge at Dewar Place Works, 


Edinburgh. 
Mr. J. KEENAN, charge engineer, on leaving the Bedford electricity 
works for a post at Taunton electric light station was presented with 


a silver-mounted pipe and tobacco. 
Mr. J. A. BEATTIE, of the Brighton electricity works, was pre- 


sented with a set of Sheffield cutlery on the occasion of his marriage. . 


Mr. Christie made the presentation. 
A proposal was to be submitted at the meeting of the Oldham 


T.C. om Wednesday, to raise tbe salary of the electrical engineer, 
Mr. В. W. NEWINGTON, from £275 to £325 per annum. 

Mr. Е. BAnuEs SPENCER is relinquishing the post of chief 
electrical engineer to the Wimbledon Council, as he hag secured a 
better appointment (see Notes”). Mr. Lex who has been chief 
assistant at the station under Mr. Spencer, has been promoted to 
take that gentleman's place. 

On Wednesday last week, the officials and staff of the Harrogate 
Corporation Electricity Department met at the electricity works 
for the purpose of presenting to Mr. GEO. WILKINSON, M. I. E. E, 
M.IM.E., borough electrical engineer, a handsome clock suitably 
inscribed, on tbe occasion of bis marriage. Mr. New MoLras, 
chief assistant engineer, in making the presentation, referred to 
Mr. Wilkinson's capabilities, and ssid that it was mainly due to Mr. 
Wilkinson's management and goodwil that the undertaking bad 
grown to the extent which it had done; and he had no doubt that 
in the future, if the same mutual good feelings existed between 
Mr. Wilkinson and his staff, the place would grow with the same 
rapidity as bitherto; the present record of 14 lamps per head 
of population was "one which could not be beaten." Mr. 
McCourt, mains engineer to the department, followed in a similar 
strain, and Mr. Wilkinson having suitably responded, three hearty 
cheers for him, and three more for the future Mrs Wilkinson, 
brought the proceedings to a close. 

Mr. G. R. Spurr, assistant electrica] engineer at the Ilford 
electricity works, was married on 24th ult. to Miss Nash, at Bt. 
Mary's Church, Stamford Brook. 

Mr. J. G. GRIFFIN, chief assistant electrical engineer at Burnley, 
who has accepted the appointment of borough electrical engineer 
and tramways manager at Swindon, was presented with a tantalus 
by his Burnley friends on September 26th. Mr. Griffin was married 
on October Ist. : 

Bristol Corporation Electrical Committee bas appointed Mr. 
CROWTHER, of Leeds, as assistant mains engineer, in succession to 
Mr. Morgan, who has been promoted. 

Mr. NonxaN E. G. LITTLE, late of Bolton Corporation electricity 
works, has been appointed chief assistant electrical engineer for the 
Donoaster Corporation. 

The Fulham Borough Council has appointed Mr. F. P. FLETCHER, 
of Canterbury, as engineer-in-cherge at the Fulham electric light- 
ing station, in the place of Mr. E, Рувву, who has recently 


resigned, 
— PP DK— 


NEW COMPANY REGISTERED. 


Atmospherie Electrical Purification Co., Ltd. (74,926).— 
This company was registered on September 28rd, with a capital of £16,000 in 
£1 shares (12,500 ordinary and 3,500 deferred), to acquire a license to manu- 
facture, sell and use, exclusively in Lancashire, all apparatus necessary to 
carry into effect Patent No. 17,806 of 1901, for improvements in the purification 
of air, to adopt an agreement with Col. J. Harris of the one part and B. C. e 
of the other part, and to carry ou the business of an electrical company and of 
purifiers of air in all its branches. The first subscribers (each with one share) 
are :—H. Hutchinson, Broomefield, CId Trafford, engineer; M. T. Barber, 14, 
Cumberland Street, Manchester, printer; J. Boydell, Ashby Road, Hale, Ches., 
merchant tailor; J. 8. Pixton, 29, Brown Street, Manchester; A.D. Pixton. 
M Brown Street, Manchester, stockbroker; J. E. Ramsdale, 8, York Street, 
i anchester, accountant; and W. H. Hestings, 54, Deansgate, Manchester, 
Ped ga manager. Minimum cash subscription, £2,000; the number of 
1 is not to be less than three nor more than five; the first are Col. J. 

arris, and otbers to be appointed by the subscribers. Registered omes, 91, 


Spring Gardens, Manchester. 


OFFICIAL RETURNS OF ELECTRICAL . 
COMPANIES. 


Thomas Parker, Ltd., (40,973).—This- company’s Annual return 
was filed on July 19th, when фе entire саріќа| of £75,000 ір 7,500 shares of £10 
each bad been taken up; 210 has been called up оп 5,750, resulting in tbe 
receipt of £57,500: 1,750 shares are considered as full id. Mortgages and 
i cro ria 33 e e linea). UE 

ats of m ages and charges, is com saved, on July 294b, 
£200 debentures, part of s series created June 28rd, 1898, to secure А total sum 
of £75,000. Property charged: the company's undertaking and property, рте. 
sent and future. There are no trustees. Тою! “amount Dravipusis алй of 
same series, £58,700. VR soa 


Tyer & Co., Ltd. (56,760).—This company's annual return was 
filed on June 20th, when 22,007 shares were taken up out of a nominal vapital of 
£25,000 in 25,000 shares of £1 each. £1 per share has been called up on 9,007 
shares, resulting in the receipt of £2,000, £7 remains in arrears, £20,600 is con · 
sidered as paid. Mortgages and oharges— nil. 


Sunbeam Lamp Co., Ltd. (25,498).— This company's annual 
return was filed on September 18th, when 1.755 shares were taken up out of & 
nominal capital of £25,000 in 2, 500 shares of £10 each. — £10 per share has been 
called up on 903 shares, resulting in the receipt- of 29,060, 857 shares are con. 
sidered as fully paid. Mortgages and charges— £5,150. 


Column Printing Telegraph Syndicate, Ltd. (29,493).—This 
company's annual return was filed on August 2156, when 289 shares were 
taken up out of & nominal capital of £95,000 in 500 shares of £50 each; £50 per 
share has been called up on 189 shares, resulting in the receipt of £9,006 5s. 
£448 15s. remains in arrears. £5,000 is considered as paid on 100 shares. Mort: 


gages and charges, nil. 

Crompton & Co., Ltd. (27,200). — This company's annual 
return was filed on August 27th, when 85,000 shares were taken up out of а 
nominal capital of £800,000 in 100,000 shares of £8 each. £8 per ғһаге has 
been ealled up on 83,000 shares, resulting in the receipt of £249,000. £6, 
is considered as paid on 2,000 shares. Mortgages and charges, £100,000, 

Exchange Telegraph Co., Ltd. (6,152).—This company’s 
annus! return was filed on August 16th, when 8,023 "A" and 16,200 "B" 
shares were taken up out of a nominal capital of £246,250 in 8, 125 A and 
16,500 “ B” shares of £10 each. 49 has been called up on each of 6,000 A" 
and £1 on each of 2,29 A shares, resulting in the receipt of £56,023. £179,000 
is considered as paid, being £10 per share on 16,200 “B” and 4&8 per share on 


2,126 ' A.” Mortgages and oharges, nil. 


———————— асна о 
CITY NOTES. 


Chloride Electrical Storage Co., Ltd. 


Dr. Epwarp Hopxinson presided at the annual meeting held at 
Clifton Junction on September 16th. He regretted exceedingly to 
inform them of Dr. Bowman’s resignation from the chairmanship 
‘and board of the company віосе the report was issued. Dr. Bowman 
bad held the office of chairman for some six years. The boárd had 
elected Mr. William Bannister, J.P., of Cork, as chairman. He 
had been a director for some six years. 5 

Mr. Bannister then took the chair. 

The secretary having read the notice of the meeting and the 
auditors’ certificate, the CHAIRMAN proceeded to read the report, 
and said, with reference to the balance-sheet, that as a shareholder 
he considered the figures to be eminently satisfactory in every way, 
He added that the company had never been since its inception in 
во strong a position, both in regard to the quality of the work done 
and the way in which it was turned out. Testimonials from 
experte in the position to express an opinion of the quality of 
storage batteries were being received, and were in every way satis- 
factory. The company had now acquired such a high position, 
technically and financially, that although up to the present the shares 
had been unsaleable, there was now quite an inquiry for them. He 
himself had been asked to sell a number of his shares at par, but he 
did not feel inclined to do so. He considered the company was 
now in such a position that the shareholders might look forward to 
receiving a satisfactory return on their holdings. He hoped and 
anticipated that there were good times now in store, after tbe long 
period of depression through which the company bad passed." ` : 

The adoption of the report was seconded by Mr. Harvey, and 
carried unanimously. 

A resolution declaring s dividend at the rate of 6 per cent. per 
annum on the preference shares, less income-tax, and 8 per cent. on 
the ordinary shares, free of income-tax, from April 14th, the date of 
the reduction of capital, to June 30th, the end of the financia) year, 
was carried unanimously. Mr. Bannister, the retiring director, was 
re-elected, as were also the auditors, Messrs. Parkinson, Mather 
aud Co. 

The meeting subsequently pasted a resolution expressing their 
regret that circumstances have compelled Dr. Bowman to resign his 
position as chairman of the company, and recording their apprecia- 
tion of his services rendered to the company during the last six 


years. 


Жыз 


City of Buenos Ayres Tramways Co. 


TRE report for the half-year ended June 30th last states that the 
directors have now received the report from Dr. Kennedy, based 
upon the calculations which have been made ont by the expert who 
has been out in Buenos Ayres for some months with a view to 
investigating as to whether the system should be converted to elec- 
tric traction. The report of Dr. Kennedy is strongly in favour of 
the change. Consultations have taken place between the repre- 
sentative of Dr. Kennedy, the local committee, and the general: 
m , resniting ina united recommendation that electrie tsaction 
should be stiopted. The local committee bas bern instrutted to 
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apply for the necessary modification of the concession, subject to the 
approval of the shareholders; snd when the terms upon which such 
will be granted bave been ascertained, the matter will be submitted 
to a meeting of the company for consideration. 


New St. Helens and District/ Tramways Co. 


THE third annual meeting of shareholders of the above company 
was held on Saturday at Liverpool, Mr. J. B. Atherton presiding. 

"The report for the year, which ended on June 30tb, showed an 
increase in the traffic receipts over the previous year of £4,130, and 
an increase in the expenditure of £3,608. This last increase was 
partly due to an increase in the mileage run, but chiefly to the larger 
sums payable to the Corporation of St. Helens for rent, interest and 
electric current. In 1900 tbe amount paid was £15,368, while for 
the last year the amount was £17,976, an increase of £2,608. The 
traffic prospects were reported to be encouraging, as larger use was 
being made of the tramways by the people of St. Helens. 

When móving the adoption of the report, the CHAIRMAN said that 
the situation, compared with last year, was certainly very encourag- 
ing. Last year there was & credit belance on trading account of 
£1,080, whereas the profit for the 12 months ending in June last 
was £1650. The opening of the Knotty Ash section of the Lan- 
cashire Light Railways Company considerably improved the 
earnings of their own company. Replying to questions, the chair- 
man stated that after prolonged negotiations, the directors had 
made an arrangement with the St. Helens Corporation as to goods 
traffic. The report and accounts were adopted. 

Mr. H. Martin, J.P., was re-elected a director of the company, and 
Messrs. Chalmers and Wade were re-appointed auditors, 


Anglo-American Telegraph Co. — After placing 
45,000 to the credit of the renewal fund, the board is declaring an 
interim dividend for the quarter ending September 30th, 1902, of 
15s. per cent. on the ordinary stock and £1 108. per cent. on the 
preferred stock, less income-tax. 


Evered & Co., Ltd.— The directors have decided to pay 
an interim dividend at the rate of 74 per cent. per annum for the 
half-year ended June 30th last. 


Eastern Telegraph Co.— The directors announce the 
payment, on October 15th next, of a dividend at the rate of 34 per 
cent. per annum on the preference stock for the quarter ending 
Beptember 30th, and the usual interim dividend of 1] per cent. on 
the ordinary stock, tax free, in respect of profits for the quarter 
ending June 30th. 


Eastern Extension, Australasia and China Tele- 
graph Co.— The directors have declared an interim dividend for 
the quarter ended June 30th last of 2s. 6d. per share. 


Stock Exchange Notice. — The Committee has 
appointed a special settling day as under:— Wednesday, October 
8th, Colombo Electric Tramways and Lighting Co., Ltd. — E120, 000 
5 pe? cent. first mortgage debenture stock. 


. Dick, Kerr & Co.—A meeting of this company was held 
on Monday at 110, Cannon Street, E.C., but the iproceedings were 
conducted in private. 


TRAFFIC RECEIPTS. 


~ 


Receipts for Miles 
the week. Total to date. open. 
Week 
Company. ending | | 
Am'nt Ino. or Am'nt Inc. or This Last 
2] dec.* deo.“ year. year, 
£ | & | & | £ 
Blackburn Corp. Trys. .. Sept. 206 831 + 50 22,665 + 8,797 1 | 1 
Blackpool and Fleetwood | ,, 27, 1,0013 + 90 17,481 — 446 7{ 7 
Bristol Trys. & Car. Co. „ 26 4,934 | +811 | — — 28 28 
Devonport Ps e 19 480 +17 16408 + 615 5 5 
Dudley —Stourbridge. „ 19 807 + 56 28,362 + 8,699 187 1 
Gateshead — ... .., „ 19 870 4249 27,764 + 4,848 10 9 
Gravesend А ee. n 19 205 — 1,558 — = 
Greenock—Pt. Glasgow n 19 556 +305 19,030 711,542 73 4 
Hartlepool A. s „ 19 әнд — 2' 9,788 + 1, 4 
Kidderminster .. Ар „ 19 136 — 4,769 | + 11 44 44 
Merthyr ee ee ory ,9 19 198 Р, 87 7,050 — 1,416 8 8 
Middleton zi „% pole 268 — 8,061 = 8& — 
Oldham—Ashton "m | 525 + З 20,026 + 964 8 8 
Poole Vs x „ 19, 881 + 21 9,905 — 107 34 B 
Potteries .. „ 19 1,679 + 064! 55,151 + 9,163 284 283 
Rothesay " » 1 163 + 51 1,170 + 8560 — — 
Southport e, » 19 296 +169 9.878 + 3,505 51 b 
South Staffordshire. „„ 19 691  —165 28,786 — 426 214 22 
Swansea .. Е ss » 19 581 + 54 17.970 + 1,172 | 6à 
Taunton ee ee oe 99 19 68 pow д4 l 2,588 == 198 1 | rk 
Tynemouth  .. vs » 19 879 +101. 11,484 + 1,959 34 
Weston -super- Mare. „ 17 199 — 4,817 — 21 NS 
Wolverhampton Dist.) „, , 816 7192 7,987. + 4,795 105 22 
Central London Railway, ,, 27 6,599 : +697 | 81,986 + 6,948 6 6 
City and B. London Ry. „ 28 3.028 71,090 86,944 +12,085 | ! 43 
Doncaster Corp. II ^ i 21 — — 1546, — 94 Е 
Dover Corporation Trys. „, 27; 258 — 16 8,788 + 115 8 8 
Dublin United Trys. .. „% 26 4,905 +572 65,774 + 688 46 46 
East Ham Tramways a » 22 588 +45 — — 5 42 
Glasgow Corp. Trys, ..1 „ 27 18,081 —1,196 205,587 —10,128 56 4 
Liverpool Overhead Ry. „, 28 1,472. —117 20,804 — 1,816 63 
Newoastle Corp. Sess]. xa | 8, = == 
Sunderland Corp. e rT) 28 | 1,190 | + 8 | = | > ә i 17$ | 174 
\ | 


Compared with tbe corresponding period of 1901, · - 


STOCKS AND SHARES. ' 


Wednesday Evening. 

No new experience is it for the Stock Exchange to have all its 
markets upset by reason of financial stringency in New York, but 
the repetition of the trouble is none the less unpleasant each time, 
Brought to the very verge of a panic the other day, the American 
market may be said to practically govern movements in other 
departments far removed from the immediate sphere of its 
influence, and the flatness of the funds is partially traceable to the 
over-financing of Yankee affairs, which has dealt so severe a blow to 
American speculators on the bull tack. Siwilarly, the break in the 
Kaffir Circus has the Yankee collapse as a leading motive, and 
investment securities have had to be realised in order to meet losses 
elsewhere. The markets with which this article is connected have 
so far come out of the ordeal remarkably well, and the few changes 
which have occurred are mostly of the ex dividend order. There is 
no important fall to be recorded in either electricity or telegraph 
descriptions. 

Home railway stocks have naturally fallen along with Consols, 
but the only change in electrical rails is a decline of a point in 
City and South London Ordinary. Central London Preferred may, 
perhaps, be called a little higher, by reason of the widening 
upwards of the quotation. City and South London 1901 Prefer- 
ence stock has moved up a trifle to 124, the 1898 and 1891 Prefer- 


ences are quoted at 1271 and 1293 respectively, while Central - 


London 4 per cent. Debenture stock at 1171 is the same price as the 
kindred security of the City and South London. It may be 
remarked that from both these stocks the unusually high rate (as 
regards Debenture stocks) of £3 8s. per cent. can be obtained on the 
money invested, whereas London and North-Western or Midland 
Debentures return but little more than 3 per cent. to the investor. 
Of course these latter examples possess all the prestige attaching 
to investments of the strict Trust order, which advantage is not 
shared by the stocks of the two '' Tube" companies. 

Traction issues continue in good odour, and Anglo-Argentine 
trams keep well up at 48 ex the recently declared dividend. 
British Electric Traction Debenture has come to the front, and 
allowing for deduction of the interest, is 14 points better. Brisbane 
Electric Tramways Preference are a pretty good market, about 47, 
and London United Preference continue in the neighbourhood of 
12. Potteries Electric Traction are 9, and 104 for Ordinary and 
Preference shares, but there is very little doing in either at the 
moment. | 

Only one quotable change has to be recorded in the electricity 
supply market, and that is, a rise of 1 in Charing Cross and Strand 
Preference shares. The new Ordinary shares are nominally 8—9, 
and business was marked the other day at 83. A few Primitiva 
Gas and Electric Lighting of Buenos Ayres Preference have come 
on offer, and the price is about 44, the Ordinary being 23, and the 
Debenture stock 94. Metropolitans hover around 16, and the delay 
in announcing the result of the arbitration case is arousing deep 
disgust. City of London are 96—91. The chief dealer in the 
market is still confined to his room by indisposition, and it is 
hardly expected that he will be back for a week or two. 

Telegraph varieties are very steady, even the Anglo-American 
group showing no -fresh weakness, notwithstanding the slump in 
Yankee rails. The companies should be doing good business now, 
for, although there is not much open London account in Americans, 
the Stock Exchange is following the course of the market with 
keenest interest, and the cables are unwontedly busy. In the 
Eastern division, a decline of a point in Eastern Telegraph Deben- 
ture has to be noted, and “China” shares are a quarter easier. 
Small gains have been scored by Western Telegraph Debenture 
stock and West India and Panama first Preference shares. Itis 
understood that the most recent eruptions in the West Indies have 
passed almost harmlessly over the telegraph companies. National 
Telephone second Preference, with a rise of 10s., furnish the only 
alteration in the telephone section. : 

Several calls have fallen due this week, and Urbas Electrics are 
now quoted at 4 for Ordinary and Preference, the sovereign ms 
being the amount called up on Wednesday last. Callender's new 
Debenture scrip has also 35-per cent. more paid on it. The com- 
pany’s issues are unaltered, and the feature in the miscellaneous 
market isthe strength of British Insulated Wire shares, the Ordinary 
being 158. better and the Preference 5s. When the Telegraph 
Manufacturing Company was absorbed there were a number of 
B.I.W. fractions distributable to the shareholders, but these were 
sold in the market and money paid in lieu of fractions. The Stock 
Exchange lowered the price of the shares in view of the eales of 
these oddments, and now that the latter are out of the way the shares 
are allowed to advance. Brush Ordinary and Preference are bs 
ł easier. Incidentally it may be mentioned that in the report 0 
that flourishing concern, the Birmingham Small Arms Company, the 
directors state that the old steam engines which have so far been 
used in the manufacture of guns, are in a few months time to be 
replaced by electric motors. 


- m 


Teide Lo 
an др 
"Ti Nor 17 
Tie . 
Т 4 "y К 
Ltr. 
a pe. 
йт у. 
2 Kiev : 
o м. 
ad 22 
adero ze 
ез Tn. 
cd M. тт 
ie > 
24% N 255 


one . be 
2 
e N 
ci tue 
deum 
ad i 
jJ, si ie 
E PATI 
m ds 
TUBE c 
1 
en a My 
кнн 
au LX. 
med 


17,000 | Indo-European Telegraph - - 
160,000: London Platino-Brasilian Telegra n. V Debs. eee see coe ө 
72, Montevideo Telephone, Limited, Nos. 1 to 72,080 .. 24 — — 
86,492 Do. , do. 5 V Pret., Nos. 1 to 86,493 5 D es 
1,983,933 | National Telephone, Pref. Btock ... oe o b 5 5 % 
1,966,667 Do De t.8 Stock eee eee voo ees 60 64 xd 
15,000 Do. 6 V Cum. Ist Prei. 6 6 6% 
15,000 Do. 6 V Oum. 2nd Pref. ...  .. 6 6 6 @ 
250,000 Do. 5 Y Non-cum. Ard Pref., 1 to 250,000 5 5 5 
$.800,0001 Do. н Deb. Воск Red. i e 3155 | 34325 | 31% 
600,000 Do. Deb. Btock Hed... MN "D E. 4% 
"^ 171,004 | Oriental Telephone and Elec., Noa, 1 to 171,504, tally paid 1|5%|6 6% 
100,000]| Pacific and European TeL, 4 Y Guar. Debs., 1 to 1,000 .. „ ‘se sve 
11,839 Renter's. ee ae eee 606 see eee ed? 5 % 5 % 
8,303 | Submarine Oables Trust ‘es duc est ses ies "E i - 
,000 | United River Plate Telephone 57 177 |7 * 
40, OC 0 Do. do. 5 5 Oum. A og но 1—40, 000 eee eee eot 
179.9471 Do. do. 5 Y De "pe 
15,629 | West Afriean Telegraph, Shares ... eee - 
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SHARE LIST OF ELECTRICAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 
те Business 10 


Closing Closing 
Quotation Quotations 
Sept. 24th, | Oot. Im. 


98 —102 98 —102 
34— 11 
70 — 80. 
47 — 50 


NAMR, 


67,100 | African Direct Telegraph, 4 95 Debs. dae - sos 
25,000 | Amazon Telegraph Co.'s shares, Nos. 1 to 25,000 . eis 
119, 700!| Amason E 5 Y Debs, Nos. 1 to 1,250 Red. ivs 
788,840 | Anglo-American Telegraph ... cos - - - 
3,105, 580 Do f | s; 
3 rs 


1,841,209 Do. 
16,000 | Ouba Telegraph qus oe tee T - 
6,000 Do. 10 V Prot ses 9% eee eee eee 
12,981 | Direct 3 Telogra ese - 
6,000 an P ao x Cum. "Pret... - - 
60,710} Direct P United Btates Oable ... 


Direct West India Cable, 4j % Reg. "Deb, T 100 
Nos. 1 to 1,200, Bed. 


Eastern Telegraph, Ord. Stoc... Stock 7 % 


4,000,000 
1,955,565 Do. 5i Pref. Мой .. „. oo 
1,534,645 Do. Mort. Deb. Stock Bed. 

300,000 i 

399,000] Do. 4% Deb. Stock . |Btock 


Nos. 1 to 3,000, red. 1909 
200,000 Do. 4 95 Beg. Mt. Debs. (Mauritius Sub.) 1—8,000 | 25 


Globe Telegraph and Trust s ete - „ | 10 
Do. do. 6 e% Pref. eee ee6 eee 


Great Northern Telegraph, of Copenhagen T 
Halifax and Bermuda Oable, 4j 95 1st Mort. Debs., 
еа Nos. 1 to 1,200, Вей. 


00,009; { astern and South African “Telegraph, 4 % Mort. Deb ) 100 


S 
: уә : 


West Coast of America, Nos. 1—30,000 and 53 ,001—53,008 


90, 008 
150,000; Do. do. 4 Ф Debs., 1—1, 500 gua. by Bras. Bub. Tel. 
207,930 Western Telegraph, m Nos. 1—907, 930 . [rr aes see 
75,0001 Do. do. Debs. aud series, 1906 on 
400,000 Do. do. Deb. Stock Bed. eee ove 
85,321 | Weat India and ee Telegraph ... „ ess - 
94,589. в до. do. 6 Cum. 1st Pref. eot 
4,669 Do. do. do. 6 Ф Oum. 2nd Pref... 


do. do. к Ф Deba.. Noa. 1 to 1.808 


100,000 | Blackheath and Greenwich Di.t. Electric Light, Ord. ... Е. M 


100,000 | Do. 44% 1st Deb. Btock, Prov. Certs. 

20, C00 | Brompton & Kensington Elec. Lt. Bup., Ord., 1 to 20,000 5 6 [4 6 Ф 8 % 101 — 10% | 103— 103 

20,000 Do. do, 7 % Oum. Pret.... b T) 102 — 10g 101— Ki „эз 

50,000 Ohg Orosa and Strand Blectricity Bupply .. . 5/9% 9 % 10 % 9— 9% | 9— a 5 ө 
70,000 do, do 449. Oum. Pref. | 5. 51— 5$ | 5i— H| oes 
40,000 Da do. “City айына » 4j % Cum. Pref. 8 us js 44— 54 | 4(— 52 ө en 
$50,000 Do. do. 4% Deb. Stook Red. TE eoo eee 100 eee eve eee . |105 —107 105 —107 ave ove 
44,436 | "Ohelsea кешу Bupply,Ora. .. iss 516%| 5% |4% 5 — 5t | 54— 5 e e 
58. 00 Do. Ф Deb. Stock Red. ... Stock. . . 109 —112 [109 —112 " ET 
70,595 | Oity of London Nisotria Lighting, Ord. 40,001— 110, 595.10 4 0 5 9 — 10 9 — 10 is: aa 
40,000 ро. Cum. Pref., 1 to 40,000 . 10|6 6 — | 124— 134 | 124— i j -e e 
400,0007 Do. 5 Deb. Stock, Berip. (isa. at £115) all paid PA me NY — |3 —128 |123 —128 Е hos 
300,000 Do. 44% 2nd Deb. Stock, Prov. Cert&, all paid | 100 | se | «| +, [103 —106 103 —106 105335 
40,000 | Ooanty of Lond. & Brush Prov. Elec. Lig. , Ord. 1—40,000 | 10 | 4 4 $ 49% | 84— 9$ | 84— 23 — en 
00% Бе = э пав чере » uut 1 1083 


400. : ‘see bee eee ee 
0001 Do 4j % Deb. 88 Pow Oerts (all paid) Rd. .. в 7 * 7 * | e— 62 | 6@— 6 61 


50,000 | Edmundson's Elec. Corp., Ord. Shares  ... tee све 5 : 
30,000 D do. 6 V Oum. Pref. T eee eee eee vee TT! 6 == 64 6 — 63 бү» eee 
140,000 do. 44 9 let Mort. Deb. Stck. . 100 | ... |... |... [107—112 107 —110 | 1088 | .. 
5 | 11%, | 12% | 10% | 104— 114 103 — 111 | 104| ww 


21,000 | K n and aay Electric, Ord.  ... ee 
casing Knightabridge m 101 —104 101 —104 | .. |. 


1 E: РА г um 4 m гт eo oes vss 12 2i T 2i 
L) Electric ик Limi ве ТП eee I) A CES sss sas 
49,840 Do 3 у T 6 % Pref. 5 eee eee eee 44 — 5 4$ — b pec „*® 
350,000} 5 = 4% 1st Mt Dh. Stk Bd. Btook 96 — 99 | 96 — 99 — | or 
100,000 Metropolitan Electric Supply, 1 to 100,000 T 10 5 € 6 [4 ei% 154— 164 153 — 164 1513] ... 
320,000] “ Do. 44 t M Debenture Btook eee TD eon 110 —115 110 —115 ees эъ 
250,000] Do. 91 Mort. Deb. Red. [Il] see Stock coe eee eee 99 —102 93 —103 eee з, 
10,852 | Notting Hill Electric Lighting 4107 * 7 6 134— 14 181— 1444 
49,000 | Bt. James's and Pall Mall Wlectrio Light, Od. 5 D 14%, [143% | 15 —16 | 15 — 16 ic dum 
$0,000 Do. do. Pref., 90,081 to 40,089 5 | 7 7 7 84— 9$ | 84— 9 " . 
150,000; Do. do, н & Deb. Stock Bed. |100 | .. | ov |... | 98 —101 | 98 —10] „| е 
12,000 Bmithfield Market тэз Bupply, Ord. eve aoe 5 ees eot eet 12—- 24 13— 24 сат ыыы 
60,0003 Do. 5 — aoe eat 100 eee eee eot 80 — 90 80 — 90 e: е‹ 
як @по South London шоно, ly, eee eee 5 [TT] ЖЕТТ 21— 3 21 —- 9 14 ur 
29 25 Westminster Electric Bupp!-, w w | 5 % * 100% joi [^ 11 =н 11 — 12 | e 
о. — do. 5% Cum. Pref. . .| 5 6 — -—L- 
* Subject to Founders Shar 
+ Unless {етк stated all bare are’ fally paid. 1 Dividends paid ITI shore отете CUTS oed ы sepia) 


Dividends marked 5 are for э year, consisting of the latier part of one ypas and the firs? part of th 
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SHARE LIST OF ELECTRICAL COMPANIES. — Continued. 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 


Present NAMB. Quotetion Quotation t n 
— Share __Sept. 24th. | ^ Oct. 1st. | Oct. Ist, 1908. 
Highest'| Lowest, 
20,000 | British Aluminium 7 9j Cum. Pref. .. ve 4 | 10 31— 44 33— 44 ira es 
00.0001 Do. do. 59$ 1st Mort. Deb. Stook Bed. ». |Btock 83 — £8 83 — 88 im UN 
100,000 | British nai rr eus ТЕ 5% oe | 10 8 `% 9 9 9 9 124— 134 | 12$— 133 132 | 19% 
100. ,000 Do. ees 10 eee TI) . 125 — 13 124— 13 1243 12§ 
am ног Do. do. 5 Pep al Debenture Stoch Stock .. 125 —128 |124 —127 xd 125} 1243 
100,000 | British Insulated Wire Ord. . 888 595 oes 5 20 * 15 * 10 %| 74— 7% 8 — 8i n "m 
100,000 Do. do. 6 9. Oum. Pref. ee een 5 ese eee 55— 6 54 — 63 512 59% 
50,000 ро. до. 44 9% 1st Mort. Deb. Red. „ | 100] ... seh 102 —105 [102 —105 ган з 
50,000 |{Browett, Lindley & Co. (1599), о was - e| £1] ... 8 13s. to 15s. | 13s. to 156. ies 
60,000 6 % Cum. Pref. ... ee] ELI 4 6 16/6 to 17/0 | 16/0 to 16/6 | ... ва 
105,781 Brush Eleol. Inging., 'Ord., 1 to 105,731 T wae 2| 5i 5 1— 1i — 11 soe ii 
150,000 Do. do. 4 3 Porp 6 Pref. . eee eee | 2 6 6 11— 11 1 xs 15 оао see 
125,0003 Do. do. 4$ eb. Btock ses see Btock [III eee 160 —103 100 —103 101 
125,000} Do, do. 44 Te . 2nd m зех Stock 93 — 98 94 — 99 I ee 
$5,000 | Oallender's Cable Construction 1 is - 5|15 * 15 * 20 9 154— 164 | 15}— 164 m 
40,000 Do. do. b ae Oum. Pref. eee 5 eee TII 54— 62 52— Gł sec 
90,0002 Do. do. ime Mort. Deb. Stock Red ee. Stock ... swe 109 —113 [109—113 S 
1,860,014 Central London Railway! vis Sus Stock iei 4 % |103 —108 [103 —106 105] | 104 
494,093 Do. do. 4% Pref. ung 09 e 0 Stock es 106 —108 |106 — 109 1074 | 105j 
494,993 Do. do. Def. do. ... "m see (Stock! ... 85 103 —106 |103 —106 
1,350,000 | City and South London Railway “з " Stock 11% 14% 72 — 74 71 — 73 73 
85,000 | Crompton & Oo., Nos. 1 to 85,000 dus ssi “ss 8| % 8 Y| 71 21— 3 2— 2 ш T 


100.0001 Do. 5 J 1st Mort. Reg. Debs., 5 
: £100, and 901 to 11,000 of £50 red ° 
99,261 | Edison & Bwan Utd. El. Let., u“ А” shares, £3 pd. 1 to 99,261 5 6 21 


8 1— 8 eee 006 

17,139 Do. do. do. 5 01—017,139 ... 5| 6 24 11— 23 11— 2 ove T 

844,028: Do. do. do. 4% Deb. Stock Red oes 100 eve TII 74 — 78 ` 74 => 78 rr 00е 
100,0007 Do. do. 5% 2nd Deb. Stock Prov. Oerts. all pd. | 100 se 78 — 83 77 — 82 xd} ... * 
119,100 | Electric Construction, 1 to 112,100.26 K 6% ц— 2 | ц- 2 Il ss 
81,390 го do. í Oum. Pref., 1 to 31,390... T з uu M 21— 3 2)— 3 2% | ... 

182,500: do. Perp. 1st Mort. Deb, Btock ... |Btock| ... € 99 —102 99 — 102 101 | 100 
23,000 йсй Elec. Co. (1900) 5 Cum. Pref. II) eee eee 10 ess . 5 % 5 * 10 — 103 10 — 103 eoe eee 

200,000 Do. do. 4 % Mort. Deb... Stock eo] 10—103 92 — 102 | . | - 
85,000 | Henley’s (W. u Telegraph Works, Ord. ... 985 m b 15 ' 20 20 Ф| 16 — 17 16 — 17 16H| 163 

85000 | Ро. do. 43 & Pret. „| 5| 4% 4 52— 58 51— 88 

48,050 | Ро, do do. 41 Mort. Deb. Stock.. Stock.. 109 —113 109 —113 109 .. 

50,000 | India-Rabber, Gutta-Percha and Telegraph Works „| 10 | 10 $ 10 % оор 214 203— 213. |... |... 

300,000: Do. do. do. 4 X, 1st Mort. Deb... ». | 100 |... ss 100 —103 99 —102 xd| ... - 
87,500 Liverpool Overhead Railway. Ord. [II eee 10 38% 83% 48 — 43 411— IR see юз 

10,000 t Do. do. Pref., £10 paid [II [II] 10 b eae 9% — 103 94 — 103 see [TI] 


7,500 | Parker (Thomas), Limited, Ord., Nos. 1 to 7,500 ... % 10 оа € 
$Rosling & Fynn 6 Y Cum. Prof. ... $us ee e) | £1] .. 6 
87,350 | Telegraph Oonstruction and Maintenance ... „| 18 | 15 н 173 


144— 153 144—154 oar vet 
rd d: —.. 19/0 to 20/0| ... TT 
А 20 %| 38 — 41 | 38 — 41 | 38 | .. 
150, 0002 Do. 4 % Deb. Bds. Nos. 1 to 1,500 Red. 1909 see | 100 ii 102 —105 109 —105 102 | . 

540.0001 Waterloo and City Railway. Ord. Rtook E m 2 1200 1 3 8 Са $ KA 90 — 93 90 — 93 99) ' 91 


t Quotations ор Liverpoo) Stock Exchange. 1 Unless otherwise stated all sbares are fully paid. $ From Bradford Share List, 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


Consolidated Telephone Construction and Maintenance, -. Oldham, Ashton, and Hyde Electric tate pd. ). Ord., 18—14. 
Natioval Electric Free Wiring, 1—1. bo. do. Pret, (418 pd.), 10—11. 


„From Bhpirgbsm Ebare Ljet € Кусто Manchester Bhare List. Bank rate of discount 8 per cent. (February 6th, 1902). 
„!!. — E TT— — ᷓ ᷓmH—ö— ..... . ...... ñññññ—ñ—ññññññ— 


MARKET QUOTATIONS, Wednesday, October 1st. 


CHEMICALS, &o. This week. Last week. wo. or Deo. METALS. &o, (continued) This week. Last week. Ine. ot Dees 
& Acid, B drochloric ee ee per owt, ЫЕ 8j- ee 9 Copper Sheet ee ee ee ** 
a n Nitric ee ee eo per сті. 24/. ma. ee e e" . T • е 3 
€ „ Oxalio „„ „ per оті, B9J- „ T € и ‘Blectrolytic) Bars ee ye 
9 a Bulpbnrie.. ec es „ per сті, 5/6 d, T 9 u „ € .. 0 
: 11 . per owt, 49/. 127 ee 6 08 [TI . se 
Bia Marist (crystal) per ton 288 10 A88 10 ee 9€ 1 п Н.С. Wire oe 
спе se per ton 280 A80 ee f Ebonite Rod ве ee ee ev 
a Bleach powder 5% e. per ton A" 24a ee f n as es vs ee 
a Bisulphide of Carbon .. .. per ton £16 A415 ee n German Bilver Wire oa оо oe 
а Borax m " š „ per ton 218 £18 ee А Gatta-percha fine. š .. per 1b "3 
а Bensole (0 x „„ Per GA, 10 J. 25 h India-rubber, Рага fine .. .. dec. 
ü ee 68, Jeo ec eo per . Б 6/6 ee oo Charcoal Sheets st 
gorger Sulphate eo «ee per £19 419 . L| Pig (Cleveland warranta) -. 24d. dec. 
e Nitrate e eo es per ton 294 94 ee ќ : B кор. according to * 
6 a White Sugar ee е» per ton 81 481 ee 1 u Bora eavy. ee * 
а „ Peroxide .. ae pa а 231 10 891 18 ee © us Wire, galvanised No. 8 .. 8 
a Methylated Spirit 2/6 9/6 ee Lead, English Ingot dec 
a Na aph a, Solvent at 100°). 2 fal 5/6 8/6 ae : ee \ 
aP ссоре ва. B4. "TT 70 Sheet өе eo per ә 
6 n aio (OK) Кя га ton 894 894 oe 4 Mapranin Wire No. 98 ..  .. e: 
8 a mene .. per ton £85 #86 56 g Mero ac se 
a Shellac .. per cwb. 109/ 109/- өө 2 Mice rt original cases), small .. ee 
а Sulphase of MET ee рег ton £4 10 A4 10 ee 4 u T „% medium ** 
в dpud Bablimed Flowers .. per ton 46 £5 5 P T 
У осте eo e. рег ton &6 18 19 .. p Phosphor piain castin sa 
ee per ton A5 we " ed bars & $e 
sed, Caustic white 8 9$) .. per on 41016 | 41015 is s u mrip&sheet . 
= " сүл» ee per ton 48 Я o Platinum „ s ‘ 
Р hromate, сака ., рег 1р, ме, eo {аме Bronse Wire. . 
el, Magnet, acc’d'ng to desc "n e 
METALB, 40. м in bars ee vn Ы 
b Aluminium ‚т ton lots рет ton 4148 2148 ee d Tin, block .. id id °* "ее 
b 1e Ww in ton lots per ton 9294 4994 ee 9 „ toll oo ө» E 
b sheet, in ton lote per ton £191 4191 кн s wire, Mos. 1 to is . jd. ino 
p Babbitt’s metal ingota.. — .. person 440 to £140|£4C to 4100 p White Anti- friction Metals — 
в Brass (rolled metal 9 to 19") basis per Id. . d. ee * White Ant” brand . ik 
в Tube . per lb, А е s Tama: jos Grey Conon, on epis и 
6 n (solid drawn) eo 27 а. 1 ee 8 toa. Fiaz .. ion 
9 u » basis ee eo per lb, 3d. 1d. ee 1 : 8 
e Conver (brased) e» per Ib, в ee n 
м (solid drawn) ee per ib. а ae и 
e Copper Bars (bert oo per ten £60 £69 - 


е Messrs. б, Boor & Co. f India-Rubber, G.-P. and Teleg. Work 378. vane yv , Limited. 
W [ig a Бы | мр e ач зше. | Quotations [7 Меша. E Giora Cn ТА, 
supplied bY] à Messrs, F. Wiggins ё supplied LY] | Messrs. Bolling & supplied by? e» Matihey & 00.14. 
4 Mee МД ek Balik & Oo. ing i o Messrs, Johnson, 7 any, Le 


1 Mou. Walter 8 pom 4 Oo , Ltd p The Phosphor Bronse Company, 


— -= — — — — 
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THE APPLICATION OF ELECTRIC POWER IN THE IRON AND STEEL INDUSTRIES. 


By D. SELBY-BIGGE (Newcastle-on-Tyne). 
Paper read before the Iron and Steel Instituto at Diisseldorf, September, 1902, 


^ 


(Continued from page 561.) 


Мотов Trsrs. 
——————— ——— — — UR „шм маз, yak cte Mur e ais Pme eee Aas 
Work done by motor. * k. . p. absorbed. | 
КОЛ канн о eel! ae ie p 
| i i 
or machine. Total of machines on motor. баа ane ot lord. sil machines | machines | N | od oh. , motor. 
| J | light. light. | loaded. motor. i 
55 =} — УЕ JJ икен аша: 
| 2-9" centre lathes. | 2-0" centre lathes. | Sbafting ^ 37 k. H. r. 95 N. Hl. r. | 14˙9 K. H. f., 20 B. H. P. 
1-12“ centre lathe. 1-12“ centre lathe. alone. with fluctua- 
| 1-3’ centre chuck lathe. | 1-3’ chuck lathe. | 1°75 E. H. P. | tions, to 19 
| 1 planing machine 9 ft. stroke. © All 7 0 | | Z. H. P. | 
| ig t. | | f 
1 slotting machine. | Lalotting machine. | 62 BHP. . | | 
1 milling macbine. | à | | 
TS 1 shaping machine. ' | 
кы ср 1 punch and shears machine. | | | 
i 2-93" vertical drills. 1 drilling machine. | 
1 emery wheel. ' 1 emery wheel. | 
1 cold saw (hack). | | ) | 
1 fan supplying nine smiths’ , Fan. | | | 
| hearths. | 
Shafting: 20 ft. x 3 in. e. i 
shaft; 5 others to 10 ft. long. | | "E. 
4 large galvanising pots, each All machines, pots, Sbafting , Average Fluctuation | 20 B H.P, 
for 20 tons metal, and drying ma- alone, | full load, to about 
2 drying machines, attached. chine continu- 1'5 E. f. 7. 11˙2 K. H F. 18 E. H. P. | 
No. 1 | 1 large sheet-stretching ma- ous, and others | | 
galvanising chine. intermittent. | 
house motor. ;| 1 large corrugating machine | | | ' 
(press). | | | | 
2 circular shearing machines, | | | 
counter-shafting and belts. | . | : : 
1 large galvanising pot. All machines, pots,  Shafting Average | Fluctuation 10 B H.P. 
No. 2 2 small galvanising pote. and drying ma- alone, full load to about. < 
alvanisin (large, 20 tons; small, 10 chine continu- | 1'0 E. H. P. 6˙9 K. H. 7. 12 0 B. H. 7. 
Е hon Е | tons each). obus, and others ö | 
im Ves | 1 drying machine, attached. intermittent. | ] 
d . 1 rolling machine. . А | 
1 stretching machine. by | | Е | 
"Dolomite"[; 1 9 diameter pan mill, · | Z6EHP | 82rx.Hr. | р. | DEBE 
crusher. short counter-shaft. * 
Stampi 20 stamping machines of | 65EHP. · 9 8 to 103 | 110 to 125 | 10 B. H. P. 
же ачы various sizes and types, for | Е.НР. Е.Н.Р. | 
mater | Ае and  field-core | | | | | 
° ates. i . | 
1 electrioally-driven charging | Motor and | Lifting 3:2 to 110 нр. Maximum, 20 B. f. P. 
Steel | machine, cbargiog and dis- | 1st, 2nd and | 4 E.. P travel- 110to 128 when working 
charging J | charging, 1. e., heating fur- | 3rd motion | ling, 78 k. H. EH E. H. P. : three motions | 
machine in |:  naces and supply ing live shafts and slewing, 49 63 to 80 simultaneously, 
steel mill | rolls, with ingots up to 10 | gearing, 155, E. H. P.; racking E H. P. about 22 E. H. P. 
: | cwt. each.“ | BHP. ^| 50rEHPR | 65to85 under worst 
| | FC ое 


wheels, 2“ diameter. Collector gear = р.р. 
s racked in towards machine, the distance 
imately 32’ 6” from centre of 


i 
[ 


— 12 


Weight of standard billet lifted—10 ewts. (maximum, 12 cwts.). Travelling rails, 6 gauge : * 
overhead bare trolley cable, with tramway collecting gear. Travel of pecl = 12’ 6". When peel is ra 
between centre of bogie and steel billet is approximately 20’, taken radially. When peel racked out 1$ approx 
support. Total lift of peel = 3’. 

Moror Tesrs.—Tests on Cranes, Quick-Motion Overhead Travell 


Actual tests on crane. Figures taken August 18th, 1902. 


-—————— eee 


— — 


ing. Talen August 18th, 1902. 
| 


| 
jack ,  Bisze of 


Works under cover.* | tons. | tona. 
floor. | Travelling. | 28:5 113 340 | 124 


No. 3 crane|6-ton 3-motor стапе. 1 to 8 4j to | Lifting. 
(new) —| Built and erected by ' tons. 5 tone. | | 
Plate mills: Dowlars Cardiff | Traversing. : 113 6:2 


loading Works. Works in | | | 
Travelling. 20:5 | 120 328 |, 138 | 


— — 


60 ft. per min. 20 B. H P. 
150 ft. per min. 20 вир. 


done. sees p d 
E H. p. abror H. P. $c Ў 
по тоа : 5 | Crane light. Crane loaded. | Bpeeds and fonds daring е | нг, brake 
рагыишець. crane. Motion. | VVV 
Aver - Marxi- А R i | Actual Approximate ` electrical. 
ago: | mum, | Starting | Running Starting | Running! Astoal | Approximate — 
| | і pO 
ETC NEEE EA Sle hens cd „ коорге zx 
No. 1 crane— | 5-ton 3-motor crane. 1 to 3 44 Lifting. | 134 “5 | 291 183 3 tons 43 ft. per min. 22 EB. H. f. 
Plate mills| Works in exposed tons. | tons. | Traversing. 148 77 168 9'6 6 cwt 125 ft. per min. 15 Е.Н.Р. 
loading. position, both in and Travelling. 236 118 | 294 | 126 ' |] 150 ft. per min. 22 E. E. P. 
out of shop.* | 
No. 2 crane— | 5-ton 3-motor crane. 1 to2 4 Lifting. 18°0 96 278 128 ‚ [22 E. H. p. 
: | А | 5 3 tons Speeds approx. 
Plate mills Traversing. | 206 935 245 103 0 owt. l рерни s ЕЕ 


| 165 ft. per min. 20 k. R. r. 


exposed position, 
both in and cut of | | | 
| | | | | | 


| sbop. 
NoTE.— The starting efforts given above can be regarded only as approximate, being merely momentary aud volts drop being disregarded. 
The cranes above are on 220 volts circuit. One longitudinal trolley wire only employed, the return being to "earth." The 
above working load tests present a fair and good heavy average load, and are seldom exceeded under actus] working conditions 


. in these works. 
* This crane has the motors fixed on the main girders above end carriage. Drives by square shaft and gear. Water starting and regulating 


switch, and metallic lever controlling switch. 
t This crane has travel motor on main girders and lift and traverse motors on the bogie. Gear driven, Water starting and regulating 


switch, and metallic lever controlling switch. 


— . н 
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Motor Tzsrs. Taken August 18th, 1902. 


Description | Work done b А ond | 
of machine. | machine: У | ен, absorbed. | size ot | Remarks. 


; motor. i| 
| Light. Loaded. 
3-ton skull- | Lifts ball 85 | 178 2-pole This winch is of 
breaking i weighing 3 open ordinary band 


winch. tons 8 cwt. type ar- pattern, driven 
to height of mature | through worm 
| 50 ft. at at bot- | and spur gear, 
, Speed of 60 tom, 18 with brakes & 
| ft. per min. H. r., clutch. Water 
| (timed). series starting & regu- 


| wound. | lating switch. 


— оаа 


A table of machine tests in a somewhat different form is 
appended :— 

Condensing Plant.—One 10-н.р. motor 220 volts driving direct- 
coupled 3-in. centrifugal pump, driving also with belt air pump 
9j-in. diameter by 9-in. stroke, and feed pump 2-in. diameter by 
9-in. stroke. Boiler pressure 200 lbs. 


— — —— 


Operation. Revs. Amps. Volts. | Vacuum. ee кем 
| ' Actual per 
| Total. operation 
Centrifugal 1100 6 240 | — 19 19 
pump. | | 
Ditto with air 160 12 240 27 in. 38 19 
and feed pump | | 


[ 
— M — — ͤ M — 


meme ; — ĩ ðù T——————— —— ы ee 


Brass- Shop Motor. 5 Horse- Power. 240 Volts. 


i 
Rees. 


— — -. 


Volts. | Amps. pled ical Шем сы 


Operation. 


‘Actual per 
Total. operation. 
Motor and shaft... 220 . 250 70 2: | : 


Disc grinder, 18-in.emery : 


3 
discs running light ... 1,800 246 8:5 28 05 
Facing 63-in. brass valves 1,800 246 240 79 56 
6-in. capstan lathe (light) — 248 975 3:2 09 
Turning and screwing 1j- 
in. brass bars for 2-in. | | 
tap bolta e — 248 |120 4'0 17 
Parting ditto — ... s | — 248 | 100 8˙3 10 
Number One Foundry. Roots Blower, Acme No. M. 
Operation. Revs. | Volts. Amps. Electrical Electrical Time. 


11.7). В.р. 


— —— —— em zs t 


Total. Average, 


Motor and shafting, 


light running. — 245 14 46 — — 
Blowing cupola | 
Maximum 360 246 104 327 


Minimum . 350 233 66 217] 282 41 hours 


| | 
Total weight of iron melted 
» 97 LE 


€ 22 tons 10 cwt. 
per hour б „ 


Number Two Foundry.— Roots Blower, Acme No. K. 


Operation. “Revs. Volts. Amps, Electrical | le rical. 


r. WB | Tune: 
| B MEME M | "as | Total. М ge. Е 
Motor and shafting | 
light running — .232, 95| 996 — — 
Blowing cupola— —-—- | | | 
Maximum *. 430 237 | 57 171 
Minimum ..|394|225 50 | 1527| 1594 З hours 
i Total weight alitoa melted 12 ‘oie. — B 
per hour 4 ,, 


REMABRKS8,—Number one cupola is capable 


a of melting on an average 7 tons 
per hour, 


BorLER SHOP. 
Vertical Plate Bending Rolls. 
Length of rolls i 
Diameter of rolls ... , 2 
Mean size of plates rolled 
Maximum size of plates rolled 


11 ft. 7 in. 
e 1 ft. 11 in. 
20 ft. x 10 ft. Gin. x 1 in. 
16 ft. x 11 ft. біп. x 14 in. 


Operation. Amps. Volta, | Blectrial кечем Time. 
Motor and shaft ligh | Total. operation. 
running e" s 20 242 64 | 64 . 
Rolls light running 24 242 7:7 13 


Rolling plate, 23 ft. x 
11 ft. 2 in. x 14 in. 


Average. 


. 90—68 | 238 | 192 . 128 


3 min. 
Putting squeeze on 

plates. . 80—60 233 | 9—18 : 6—12 | 
Reversing the rolls ... 50 233 15 92 


| | 
(To be concluded.) 


BRITISH ASSOCIATION, BELFAST, 1902. 


ON THE PREVENTION OF SMOKE. 
By Јонм В. Влзовтн, M. I. C. E. 
(Abstract of paper read in Section G.) 


AT one time I harboured a great hope that electricity would cure 
the smoke evil, or, at least, take it right away outside our towns, 
but that was before the days of the municipal craze, and I did not 
foresee that Corporations would necessarily plant their works within 
their own area, and thereby increase the density. 

I have endeavoured, in co-operation with my friends, to mitigate 
the smoke nuisance by promoting electric power Bills, whereby the 
undertakers would be, and in some cases are, authorised to generate 
electrical energy in the country, and supply it in bulk to munici- 
palities. It is common knowledge, however, that these Bills were 
opposed with the greatest possible vigour (not to say acrimony) by 
the municipalities; it became obvious, therefore, that our local 
rulers have made up their minds that we shall still continue tojlive 
amongst chimneys: therefore, as we cannot convert our rulers, the 
only way of salvation left is to convert the chimneys. To come to 
the point: I think I have found a cure for smoking chimneys, viz, 
the Wilson smokeless process. 

The process itself consists in squirting a mixture of air and 
nitrate of soda solution on the fire. I fitted up a Babcock boiler at 
Kidderminster, and gave the system а trial. The original installa- 
tion was both crude and expensive, but it cured the smoke. It had 
plenty to cure, for the coal in that district is both soft and dirty, 
consequently the numerous chimney tops emit dense clouds of smoke. 
The action of the solution cf nitrate of soda appears to be some- 
what obacure; my theory is that it creates nuclei of intense heat, 
which fire the gases, and enable the injected air to combine with 
them. I have had experience with nearly all known methods of 
smoke prevention; many of them are good, but usually a good 
stoker can give equally good results without them, the defect of 
b hof them, and the good stoker, is that they diminish the output 
of the boiler and its thermal efficiency, owing to the fact that they 
le. into the furnace a larger amount of air than is necessary for 
perfect combustion. 

My first desire, therefore, after the auccess of the Wilson process 
in preventing 8moke had been demonstrated, was to ascertain bow 
it affected the output of the boiler and its evaporative efficiency. 
For this purpose I instructed Mr. Н. Wall Wilkinson, A. M. I. C. E., 
to conduct a series of tests to arcertain :— 

(a) Theoutput and efficiency under existing oonditions. 

(b) The output and efficiency under existing conditions with sir 
blest only. 


(c) The output and efficiency under existing conditions with the 
complete Wilson process. 

The resulta are given in the appended report, from which it will 
be seen that zssuming existing conditions as 100 (a) = 100 plain 
furnace; (b) = 108 air injected ; (с) = 122 Wilson process. 

It is necessary to state that Mr. Wilkinson was entirely sceptical as 
tothe value of the process, and made numerous other tests to satisfy 
himself that the results obtained were correct. The engineer of 
the power house was equally sceptical, but when he found that the 
coal bill was actually reduced, he asked to have all his boilers fitted 
with the process (which was done). Other instances of tlle success- 
ful application of the process have come under my notice—one at 
Durham, where the chimney of the power station in the valley dis- 
gorged smoke under the windows of houses on the hill side, and 
another at Windermere, where the electric lighting company was 
subjected to proceedings in Chancery for nuisance. In this case 
the smoke was smoke in name only, there was no black smoke, but 
the process removed the last vestige, and the Chancery suit bas been 
withdrawn. 

The Wilson smokeless process is extremely simple—it consists in 
the injection of а very minute quantity of nitrate of soda in 
solution into the farnace in combination with sufficient air to 
produce perfect combustion of the gases. The cost of the nitrate of 
soda used is from 3d. to 4d. per ton of coal burnt. The system has 
been installed at the works of Messrs. Gallaher, Belfast. Members 


of the Association interested in the subject can personally inspect 
the operation of the process. 


REPORT spy Мв. Н. Watt WiLkixsofR, A. M. I. C. E. 


March 15th, 1902. 


I visited the works of the Electric Traction Company at Kidder- 
minster on May 22nd, 1901, for the purpose of making a series of 
tests on the Wilson smoke consuming process, the apparatus having 
been fixed to one of the boilers at those works. 

The boiler is a Babcock & Wilcox water-tube boiler having 27 sq. 
ft. of grate area, 1,218 sq. ft. of water-heating surface, and 142 sq. 
ft. of steam superheating surface. It is fitted with the so-called 
Scotch farnace, and works at a pressure of 120 lbs. per sq. in. It 
was fitted with Meldrum's forced draught apparatus, but this was 
not used during the testa. The feed water was passed through a 
Green's economiser on its way to the boiler. 

The tests were made on the boiler while performing the ordinary 
work supplying steam to the traction engines, and the load varied 
therefore from time to time, and was not the same on all the four 
days over which the tests continued. 


е process consists in forcing jets of air over the surface of the 
fire, the air carrying with it in the form of spray a solution of the 


“chemical” supplied by the inventor. The air is introduced 
through cast-iron blocks built into the furnace walls at the four 


. Was produced, which lasted abont 15 reconds 


Vol. 51. No. 1,297, Остовав 3, 1902. THE ELECTRICAL REVIEW. 599 


corners, the chemical being sprayed in 
only. Steam jets were used for induci 
blocke. The “chemical was made into a 
supplied by pipes from an overhead tank. 
The coal was “thick 
- Cannock. 


On the first day I confined myself entirely to observations on the 


: Dg the difference in the 
amount and quality of smoke after each firing, both with and with- 


top of the chimney-stack, carefully noti 


out the “ process.” 
When working under the ns 


brown smoke was Visible, lasting for abou 
firing. 


With the process in full operation, a ver 


With the air jets in operation, but with tne “chemical ” 


cut off, 
соле а very light bro 


wn smoke, lasting for about 30 to 40 


On the second and following days I made a series of evaporative 
tests both with and without the process, and also a test with air jets 


only, without the chemical. The results of these tests are appended 
ereto. 


the economiser was discovered, so thig 


те was used to get 


The coal was weighed in boxes of 
56 lbe. each. The contents of five of there were emptied on the 


floor at one time, and no more was weighed out until this was 


-water was measured in 
two barrels which had been carefully calibrated, and which were 


again, so as to bring it to 
the same condition as at the beginning. The firing was done by the 


regular stoker employed by the Traction Company. All tests lasted 
over seven hours. 
(Signed) 


SUMMARY ор RESULTS or EvAPORATION TEsts ON BOILER AT 
KIDDERMINSTER FITTED WITH THE WILSON APPARATUS. 


— rm es ee — 


H. WALL WILKINSON, 


— —— 


at the two front corners 
ng the supply of air to the 
strong solution and 


Slack" from the Hawkins Colliery, 


acl tate. pee — — 


magnetising force be varied toa point at which the magnetism is on 
the steep pu of the curve and e then kept constant, a tap 18 
cause it to settle down still further, giving a considerable kick wit 
a ballistic galvanometer placed in a secondary circuit linked with 
the specimen. To test the effect of high-frequency currents aren 
magnetism, two experiments may be mentioned—one on hard stee 
wire 0 026 cm. diameter, theother on iron wire 00265 cm. diameter, 
аз received from the draw-plate. Each specimen was wound into a 
ring having 40 turns, 3 cm. diameter, and supplied with a primary 
and secondary coil for ballistic galvanometer teste. In addition, 
each was wound with three turns of stranded copper wire for con- 
necting to a receiver. The latter consisted of a condenser and nine 
turns of copper wire 4 ft. in diameter in the case of electro-magnetic 
impulses, and two hard-drawn brass wires in the case of Hertzian 
waves. The distance between transmitter and receiver was 36 ft. 
The magnetising force was varied by means of a liquid reverser,* 


and kept steady when on the steep part of the cyclical curve of in- 


5 


duction. Fig. 1 gives the cyclical curves for the iron and steel, and 


ЖШ the force was varied to the points marked a in each case before 
Date of Test, (with air and iE | (on ш; cel ъа application of the electric xin un s Ап apparent acquirement cf 
chemica)), only). | Min chemical), 14 and 6 per cent. of the maximum RATS of Eres Gane 
| 
MM — — 


— Was observed in the steel and iron specimens respectively - that is to 


Duration of test 7 hrs. | 7:42 hrs. 7 hrs. 


7°08 hrs. | 


NoTE.—An intermittent leak from relief valve of economiser 
was discovered after the first test was started. It was therefore 
repeated on May 30th. 


H. W. W. 
May, 1901, 


а рн A, 


MAGNETIC DETECTORS IN SPACE TELEGRAPHY, 
By Pror. Ernest WirsoN. 
(Paper read in Section A. ) 


1. So far as І ат aware, Rutherford * was the first to make L 
scientific investigation into the effect which high-frequency electric 
currents have upon the magnetism of a bundle of wires previouly 
magnetised. He wound an insulated conductor upon the wires and 
Connected it to a receiver, and found that a magnetometer was 
affected when electric impulses were received from a distant trans- 


mitter. The effect was to demagnetise the bundle of wires. Experi- 
ments were made in the Siemens Laboratory, King’s College, London, 
in 1897, the only published note in connection with which is in 
Britieh specification 30,846, 1897, in which a local varying mag- 
netising force is used during the reception of the electric impulees 
received from a distant transmitter. It is well known that if iron 
is taken through a magnetic cycle it is very sensitive to Cange in 
the magnetising force when on the steep part of the cyclica 77 
This effect is very marked in рше iron, f во much so, that if the 


* Phil. Trans. Roy. Soc., Vol. clzxxix. (1897), A., pp. 1—24. 


T Proc. Roy. Soc, Vol. xlvi. p. 269, and Vol. lxii., p. 369. 


changed to its maximum value was less after the waves bad been 
Average press. of steam 1183 lbs., 115 lbr. | 1177 Ibs. 115-3 lbs. applied than it would bave been without the application of waves. 
Average temp. of steam . lt is difficult to differentiate between true Hertzian wave effect and 
(superheated) 469° F. 473° F. 456^ F. 460" F. that due to electrc -magnetic induction, as both were present in the 
Average temp. of feed | 143° F. 140 F. | 146 F. | 150? F. latter case. Probably all the wires attached to the rings helped to 
actor of evaporation 1:228 | 1:235 1:22 1:219 receive the impulses. It may be mentioned that the resonating 
Total coal sos 2, 856 Ibs. 3,416 Ibs. 3,248 Ibs. 2, 744 Ibs. circuit Was tuned to the primary, and had a frequency of about 
Total coal per hour 403 „ 488 „ 438 „ 392 „ 15 x 105periods per second. The values of maximum H in the 
Total coal per hour per steel and iron rings were 25 and 6 8, and the maximum values of B 
sq. ft. of grate sss 15 „ 18 „ 162 „ 145 „ were 6,540 and 9,020 respectively. 
Total water . 19,520 „ 194 5 „ |17,680 „ 17,886 m 2. A telephone of 139 ohms resistance was placed in circuit with 
Total water per hour ... | 2,755 » | 2,784 „ | 2,334 » | 2,555 „ a coil of 840 turns, and resistance 23 ohms, wound on the steel ring 
Water evaporated per above mentioned. It gave sounds in keeping with the sparks at the 
lb. of coal (actual | | 
conditions) ... - 683 57 532 652 
o. do. from and at | 
210° F, 7 win 838 | 701 | 65 795 
| 


Fia. 2. 


transmitter very markedly, when, by means of the liquid reverser, 
the magnetism was chap ging along the stzep part of the cyclical 
curve. A diagram of connections is given in fig. 2, in which a is the 


8 copper plates in dilute copper sulphate 
solution ; B isa bettery of storage cells with an adjustable re- 


* РАЙ. Trans. Roy. Soc., Vol. clzxzvi. (1895), A, p. 98. 
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3. A comparison was made between reversing by aid of an electric 
current in a magnetising coil and a permanent magnet. Here it 
must be noted that there may bea difference in the effects obtained 
by reversing the magnetism in the manner above described, and 
reversing by rotating a permanent magnet in front ofa bundle of 
iron wires. In the one care the magnetism is reversed by passing 
through zero, and in the other it is reversed by turning round in а 
rotating magnetic field. So far as could be judged, there appeared 
to be equally good results whether the current in a magnetising 
coil wound on a bundle of iron wires bent into the form of a horse- 
shoe was reveyeed ; or whether the magnet was brought up to the 
bundle of iron wires, moved away, reversed, and again brought up; 
or simply rotated in front of the bundle of wires. 

4. To try the effect of submitting the specimen to mechanical 
stress, a bundle of 50 wires of iron 0:0265 cm. diameter each, was 
suspended from a wooden frame and wound with a magnetising 
coil having 22 turns per centimetre in which currents of 1 and 5 
ampere were reversed. A telephone circuit was placed over this. 
When the wires were stressed to the extent of 7:37 kg. per square 
millimetre, ard at the same time subjected to torsion, the effects in 
the telephone were increased. Results were obtained with soft 
nickel wire 1'6 mm. diameter when loaded to 976 kg. per square 
millimetre. It is well known that by submitting nickel to a pull 
and twist stress the cyclic curve of magnetic induction is rendered 
very steep, во much so, that the sounds in the telephone due to the 
local variation of the magnetising force, which were small when 
not twisted, became very pronounced with a twist of 2° or 3° per 
centimetre of length. 

5. To try the effect of heating, a bundle of 40 wires of iron 0.0265 
cm. diameter each, was supported horizontally and connected to a 
battery of storage cells. The wires were first covered with a layer 
of asbestos, and wound thereon was an asbestos-covered wire used 
for the local magnetising current. A telephone circuit was wound 
above this on another layer of asbestos. The effects in the tele- 
phone were very pronounced when the iron had a temperature just 
below the critical temperature at which it loses its magnetism, and 
much less pronounced when at atmospheric temperature. 

6. All the above experiments were confined to short distances. 
Mr. Marconi has already achieved wonderful success with rotating 
magnetic fields in signalling to great distances. 


SOME NOVELTIES IN ELECTRICAL APPARATUS. 
| By M. B. Frixrp, M.I.E.E. 
(Paper read in Section G.) 


I HAVE the honour of calling your attention to a few electrical 
instruments which possess, I believe, some novel features. I do 
not propose to occupy your time by a lengthy explanation of the 
working of these instruments, but will content myself with stating 
as briefly as possible what objects they are intended to serve. 
Detailed explanations may be found elsewhere by anyone who may 
happen to be specially interested. 

Compensated Voltmeter.—This particular instrument is designed 
for indicating the voltage between either the positive or negative 
and the neutral main at the far end of a three-wire 
feeder—that is to say, the voltmeter, although con- 
nected to the feeder at the station end, indicates the 
voltage existing at the network end, being compen- 
sated for the feeder drop, no matter how much or how 
little the network may be out of balance. This instru- 
ment is compensated for the drop in a triple-concen- 
tric cable 1 mile long, the outers having a cross-section 
of 0:5 sq. in., the neutral 0:25 sq. in. No pilot wires 
are employed. The connections are shown in fig. 1. 
It will be noticed that the two views are identical as 
regards connections. BI, Ra are series resistances 
inserted in the mains. Two others, shunt resist- 
ances, are connected across the mains, the measuring 
instrument being connected to these shunts во 
as to divide them up into the four resistances 
marked 1, 2, 3, 4. The measuring instrument is 
merely a delicate milli-voltmeter calibrated to read 
the actual volts at the far end of the feeder. It will 
be seen that the arrangement corresponds to an un- 
balanced Wheatstone bridge, where potential differ- 
ences are introduced into two of the arms propor- 
tional to the drop of volts in the outer and neutral 
mains respectively. A little consideration will then 
show that the current through the measuring instru- 
ment will be proportional to the voltage of the circuit 
minus a certain multiple of the current in ву, minus 
a certain multiple of the current in R, assuming the 
currents are flowing in the directions indicated by 
the arrows. It is merely a matter of adjusting the 
ratio arms 1, 2, 3, 4 suitably, in order to get true 
compensation for the feeder drop of voltage. 

In this instrament the resistances are as follows :— 


Ratio arm 1.— 10 x 56-2 56 ohms. 
„ 2.— 99 x 56 = 5544 „ 
f 3.—100 x 5:6 = 560 1 
„ 4.— 9х 5:6 = 504 „ 
ву = 000888 ohm. 
Ra = 0195 „ 


Hot- Wire Wattmeter.—I have here a hot-wire instrument which, 
when connected to an electric circuit, will read amperes, volta, true 
watts, hence power factor, giving readings consistent with one 
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another. The drop of voltage across the instrument does not exceed 
0:5 volt, so that measurements can be made by it on motors or other 
apparatus while connected to their normal circnits—i.c., no special 
provision of higher voltages isjnecessary when making such tests. 
The instrument is essentially for workshop and testiig-room 
purposes, not for switchboard work. ‘he connections of 
this particular instruments sre those shown in fig. 2. 
в, and B: are two alternative non-inductive resistances of different 
carrying capacities, either of which can be inserted in the main 
circuit. Tisa potential transformer with three secondary windings 
giving equal voltages. A plug arrangement is attached to the 
instrument. The first two plug holes (from the left-band side) give 
the necessary connections for the determination of watts; the third 
converts the instrument into a voltmeter; and the fourth and fifth, 
marked a in thc figure, into an ammeter, special calibration tables 
being employed. This instrument is really an outcome of the one 
previously described ; for, with the plug inserted in hole 1, we bave 
practically the same arrangement as the compensated voltmeter 
modified for a two-wire circuit. Position No. 2 is the same, but 
with the secondary E.M.F. of the transformer reversed. If the 
instrument is calibrated to read the square of the voltage at its 
terminals in each case, the difference of the two readings is a 
measure of the watts. These instruments may be made up with 
two pointers moving over the same scale, and with a special 
attachment for taking both the power readings simultaneously. 
Fault Indicator.—Tbis instrument has been designed specially 
with reference to tramway circuits. As a general rule all feeders 
for electric tramways are protected by automatic circuit breakers. 
These not infrequently open from unknown causes, The general 
practice in tramway systems after a breaker has come out, is to 
close it again without taking any special precautions. If the 
breaker comes out three times in t uccession, the line is reckoned to 
be short-circuited, and the fault must be searched for. Bucha 
fault may be due toa short-circuit on a car, an earthed guard wire 
touching the trolley wire, a fallen trolley wire, an insulating bolt 
supporting trolley wire broken down, &c. The above described 
method is, of course, crude in the extreme, and the practice of 
closing a circuit on a "dead short" is often fraught with consider- 
able damage—damage which may only come to light some time 
afterwards. Now, the resistance of the feeder to earth should be a 
sufficient guide as to whether the Weeder is “shorted” or not. If 
it be “shorted,” the resistance will be well under 1 ohm; if, how- 
ever, the short or overload disappear, the resistance will be 
fairly high. When the power is cut off any section, the motormen 
have instructions to at once turn off their controllers, switch on 
the lights, and wait for these to glow. The resistance to earth 
will, therefore, be merely the resistance of the lamp circuits. The 
fault indicator, then, is merely a Wheatstone's bridge where the 
feeder circuit forms the unknown resistance, the voltmeter on 
galvanometer and ratio arms being so proportioned that if the un- 
known resistance is less than 1 ohm, the needle goes hard over to 
the left, pointing to Line blocked,” and if over 20 ohms hard over 
to the right, pointing to “ Line clear.” The general arrangement 
is shown in fig. 3. A relay may be fitted to the indicator to call 
attention to the fact that a line is cleared as soon as the fault 
is removed. The instrument may be kept permanently in connec- 
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Fia. 2. 
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Fics. 4 AND 5. 


tion with the positive bus-bar, and plugged on at a momente 


notice to any feeder, the breaker of which has opened. Toa large 
‘tramway system, blocks and interruptions of traffic are most costly, 
and any instrument which will in any way minimise the duration 
of these is, I think, worth the consideration of all tramway engr 
neers. | , 
Synchronising Gear.—Bome engineers prefer synchronising with 
voltmeters, some with lamps—for myself, I vastly prefer a dead-bes 
voltmeter. Iam, however, very much in favour of installing 8 sot 
of pilot lamps near the stop valve of each engine, so that the driver 
can watch the process himself, and open or close the stop valve 
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intelligently as is required, till paralleling is accomplished. It is, 
of course, further necessary to adjust the voltage of the incoming 
machine to equal that of the bus-bars to which it is about to be 


setting to establish all the Connections necessary for these indica- 
tions, viz. :—It (1) puts into circuit the pilot Jamps on the incoming 
engine ; (2) puts into circuit the synchronising lamps on the panel con- 
trolling the incoming generator; (3) puts into circuit the synchro- 
nising voltmeter; (4) puts in circuit a special voltmeter which showa 


2 may, of course, be dispensed with, for, 
synchronising voltmeter, these lamps are not essential. 
however, always useful as a reserve method of synchronising. The 
special voltmeter mentioned in operation 4 is in reality a double 
one, with two pointers moving over the same dial. One pointer 
ich is illuminated) and over the 
top; the other swings in front of the dial. There are 
voltmeter is 
machine, the other to the bus-bara. If the voltage of each is the 
same, the two pointers form a radial line across the dial. If the 
i The synchronising volt- 
meter and the above double voltmeter are both mounted on a swing- 
ing bracket attached to the switchboard, so that both are 


simultaneously (fig. 5). The synchronising switch itself has some 
novel features, i i 


with a 


voltmeter., A synchronising bracket may be fixed at either end of 
the board, 80 that in case one instrument breaks down there is 
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ELECTRIC RESPONSE IN ANIMAL, VEGETABLE AND 
METAL.” 


By Prof. Jagaprg CRUNDER Boser, M.A., D. Sc. 


(Abstract of paper read in Section R.) 
THE effect of stimulus on 
two different methods. In the case of motile tissues 


Electrical Sign of Life.—The electric reeponse is a measure of the 
When the 


Hence it is 
said that “the most general and most delicate sign of life is the 


These response-phenomena are considered due 
some unknown Buper-physical “ vita] " force, and are regarded as 


in non-life. 
The gap between the animal and metal ig very great; an investi- 


Twin aluminium cylinders 
are kept revolving at a uniform rate by clockwork, an endless band 
The moving galvanometer 
spot of light, at right-angles to the motion of the recording paper, 


lant 

obtained 
the plant is killed by 
disappears, д 

Inorganie Response.—The electric response which is regarded as 
а sign of life, is not confined to living things, but is present in the 
inorganic bodies as well. Further, the responses in plants and 
metals are modified by the influence of external conditions exactly 
in the same way as the responses of animal tissues are modified. 

ere is not a single phenomenon in the response in muacle and 
nerve that has not an exact parallel in the response of metal and 
Plant. Out of these cases a few were mentioned by the author. t- 


Response, a Physiological or Vital Response. — I have 
all their organs. When 
poison or hot water, the electrical response 


* A demonstration of electric response of ordinary plants was 
given by Dr. Bose, | 
For a complete account see the following:— : | 

56.—' Response of Inorganic Matter to Stimulus" Friday 
Evening Discourse, Royal Institution, May, 1901. 

» “Electrical Response in Ordinary Plants under Mechanical 
Stimulus.“ Journal Linnean Society, 1902. „ 

» “Response in the Living and Non-Living.” — Messrs. 
Longmans, 
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A NEW CO, RECORDER. 


| i der is 
AS was recently stated in our columns, a new CO; recor 
being itr used by Messrs. Sanders, Rehders & Co., a е 
and Manchester. It is termed the "Ados," and is 5 : 
record autographically and continuously the 1 9 0 
furnace, the sole duty of which way very well be eaid to : 
limited to the output of a maximum of CO, with a minimum o 

en. | 
m operation is as follows :—A certain volume of furnace ез 
pumped through the recorder. Part of it is automatically 
abstracted, measured, and passed through a solution of caustic 
potash. This absorbs all the СО», and the quantity ie recorded on a 
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diagram by vertical lines, The process ís repeated about every 
five minutes, and a curve drawn to the top of each vertical 
line is the curve of percentage of CO, in 


apparatus, in fact, analyses the gas as regards the CO, present in it. 


The instrument consists of a motor, gas pumps, and the analysing 
and recording apparatus. 


The motor is a bell c, alternately connected to the chimney and to 
the atmosphere by the agency of an automatic valve E. The bell 
therefore falls and rises, and furnishes the motive power of the 
instrument, this action recurring about every five minutes. 

The bell is so connected as to work a pair of pumps which pump 
flue gas through the apparatus. It also raises aud lowers. a bottle of 
glycerine, ғ. The gas pumps are simply small open-base cylinders, 
which dip into oil tanks. 

The rise and fall of the bell c works the wheel т, whence cords 
pass over wheels а and н to work the gas pump belle, and pins m, n, 
work the lever A, which opens and closes the main bell valve E. 

It will be noted that the valves of the gas pumps are simply 
glass traps or water seals, of sufficient depth to give always a proper 
resistance proportionate to the intensity of the draught. This 
instrument will come almost asa shock to old-fashioned gas analysts 
who have been accustomed to raise and lower the gravity bottle by 
hand. Manipulation is now put aside by skilfully arranged traps. 

Tre analysing apparatus in the main ів a glass tube serving to 
measure 100 cb. cm. of gas, and a bottle containing the caustic 
potash solution. 

As the bottle of glyccrine and water rises and falle, it causes the 
measuring tube to fill and empty through the space of 100 cb. cm., 
this measure being imprisoned. The bottle rises further, and forces 
the imprisoned gas by another pipe into the pota-h bottle, which 
absorb: the СО», and the potash *olution is itself displaced by the 
unabsorbed remainder. The solution rises into a globe above, and 
shuts off the escape pipe of this globe; the air impri-oned in the 
second globe is pushed into а measuring bell, the rise of which 
moves а pencil-carry ing lever, which marks the percentage of СО, 
absorbed. The whole apparatus is scavenged out by the main gas 
pump, which forces about 20 times as much flue gas through the 
instrument as is actually analysed. The whole action is, in fect, 
similar to a very usual way of collecting samples for an Orsat 
apparatus, in which a mercury bottle slowly collects gas out of a 
copious stream drawn by a water inspirator. 

The instrument is set daily by adjusting it so that when the 
glycerine mixture is at one given mark the potash solution is at 
another mark. The potash is mixed to a specific gravity of 
1:27, and should last about 120 hours. The apparatus as & whole 
is most ingenious. 

The theoretical maximum of CO, in furnace gares is about 
21 per cent., but 15 per cent. is the best obtainable in practice, if 
not really the maximum possible under the theory of mass action. 
With 15 per cent. of СО}, the loss of fuel is theoretical 12 per 
cent. The loss is 15 per cent. when the CQ, is only present to 
12 per cent., and the loss increases as the CO, diminishes, until at 
2 per cent. of CO, about 90 per cent. of the fuel is lost. These 
figures, of course, refer to ordinary chimney temperatures. 

It is only because of the comparative novelty tbat the automntic 
analysis of the furnace cas as performed by this apparatus appears 
at all complicated. A complete analysis would, of course, be some- 
what too complicated a problem. Actually, however, the process is 
simple enough. The chimney draught is madetoraise the gravity 
bottle of the ordinary Orsat apparatus, and the mauipulation is re- 
placed by mechanical movements ensured as to accuracy by artfully- 
contrived traps. Of course, the aim of the instrument is simply to 
trap off 100 units of gas from a volume of about 2,000 units. The 
entrapped gas is then sent forward to another trap bv way of a 
bottle which takes out the CO,, and the space occupied in the 
second trap is measured and shows bow much CO, has been absorbed 
by means of the air volume displaced from the second trap by 
the gas. 

Or course, it is necessary to take care that the potash solution 
does not become too much charged with COz. It must always be 
kept sufficiently caustic to act promptly. A correct and regular 
knowledge of the action of a furnace the day through is very 
desirable, and it cannot better be obtained than by an actual 
measurement of the CO, produced. There may be present some 
CO even when the CO, is low, but this is a point that depends very 
much on the form of the furnaze and the state of mixture of the 
gases. When mixture is good, there will not be much CO until the 
CO, becomes abnormally high, nnd if & high value of CO, is not 
accompanied by a poor efficiency in the shape of low duty per 
pound of coal, there is no reason to worry about the possible small 
amount of CO tbat may be present. If, however, high CO, and low 
efficiency co-exist, one may expect imperfect combustion. 

We have seen the apparatus at work, and should say that with 
ordinary care it would prove durable and efficient. Its action is 
very simp'c, and its adjustments are eagy. 


DR. MUIRHEADS NEW MODE OF 
TRANSMISSION AND RELAY FOR CABLES. 


Бү JOHN MUNRO. 


Тнв principle of the rel-y was early applied in telegraphy, and at 
intermediate stations on landlines good instruments have long been 
employed for receiving thrcugh" messages from one rection and 
automatically trausmitting them, by stronger currents, into the next. 

Innumerable attempts have been made to introduce a correspcn i- 
ing apf aratus on submarine cables, but, until recently, withoat 
success, and their place is usually takentby a clerk, who reads th; 
message as it arrives on one cable, and sends it by hand into the 
next, or else works a mechanical '' perforator.” to punch it ол a strip 
of paper, which actuates an automatic sending key. 
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This manual or “human” translation is a faute de mieux, a clur 
expedient, at once laborious and slow, for the speed of sendin; 
limited by the operator, sud it is plain that a self-acting re 
performing the task at any speed is a great advantage. 

Thanks to the sharp, distinct, and forcible character of the sign 
it was comparatively easy to devise a relay for land wires. Ол 
other hand, the invention of a relay for submarine cables was 
of the most difficult problems in submarine telegraphy. The sig: 
from a long cable are sluggish, feeble, and run together, as 
fig. 1, which represents the word '' so," at different speeds of sc 
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ing, as drawn by the siphon of the Kelvin recorder, This wave 
line is, in fact, a curve of the rise and fall of the current at 
receiving end of the cable. At the sending end the triad: 
separate currents, positive and negative, which form the siz 
“в” and “о” respectively, were sa distinct, strong, and sudde 
those on a landline, but the resistance, leakage, and induction of 
cable, as well as the condenser inserted between its receiving 
and carth to curb the signals and keep out earth currents, | 
diminished, rounded, and slurred them, as we find. "The specin 
A, B, C, D, are from the same cable, but the increasing speed f 
A to D has enbanced the smoothing effect, which, according to 
Muirhead, is roughiy proportional to the speed of signalling and 
K B, that is to say, the product of the total capacity and total resist 
of a cable. Note that between successive signals of the в 
polarity, positive or negative, the siphon does not return to 
middle or zero line, but wanders farther from it as the spec 
increased, and in the last specimen, р, does not even abide t 
between the letters or words. We get, in other words, a shif 
or “ variable" sero. Now, a serviceable relay for lung cables 1 
not only respond to the variations of such weak and waude 
currents, but automatically transform them into the strong, dec 
currents used in sending, and repeat them into the following c: 
It should, therefore, be highly sensitive, with its moving } 
extremely light, or of small inertia, and, in spite of that, ensi 
precise and firm contact in repeating the signals. 

This trying and subtle problem is at length solved in a 
simple, ingenious and practical manner by Dr. Alexander Muirt 
who, since Lord Kelvin provided the mirror galvanometer 
siphon recorder, by his duplex system of working, his autor 
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sending key, self-induction shunts and other improvements, b 
the relay, has done more than any other inventor to promot 
art of submarine telegraphy and the interest of the cable 
panies. ; 
Dr. Muirhead has given time to the problem since 1 

chief difficulty, which baffled во many ре ЕЕ 
shifting zero of the received signale. The end of a cable 
fig. 2, is generally connected through a condenser, C, an 
receiving instrument, в, to earth, к, but the signal currents cbi 
the condenser and working the receiver1sonk across the die 
of the condenser, and vary the zero of the receiver. The autt 
sending key or curb transmitter of Dr. Muirhead pa 
in 1894, and, on the  re:ommendition of Lord K 
adopted by the Eastern Telegraph Company and its asso 
was a remedy for the shifting zero. After send 
current of sufficient power t) make a distinct signal $ 
receiver, this key sends a current of opposite polarity to ang 
preceding current in the condenser, curb the signal, and | 
the zero line. However, the antomatic curo transmitter is n 
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on some cables, and it is desirable that a relay should work all 
round with hand or automatic sending at any speed. Moreover, a 
curb key applied at one end of the cable to correct an evil at the 
other is not so convenient as & local remedy adjusted by the 
receiving operator to his requirements. This Dr. Muirhead found 
in his inductance or self-induction shunt, patented in 1898 [No. 
12,731], which paved the way for a complete solution of the pro- 
blem. It consiste of a simple self-inductance coil, preferably with- 
ont iron or other magnetic material, shown at s., fig. 2, joined as a 
shunt or by-pass across the condenser and signal coil of the 
receiver. The self-inductance of the shunt is adjusted so that the 
first impulse of a signal current from the cable attains a sufficient 
strength to make a readable signal on the receiver before the 
current can fiow through the shunt. When the signal current 
reaches а head or stops, there is a back electromotive force or current 
from the shunt through the receiver, which has the effect of 
sharpening the signal and causing a quick return to zero. 

Dr. Muirhead first employed the inductance shunt in connection 
with his well-known “double-block” duplex system of working 
cables, and he recognised ite value at intermediate stations as a 
“leakage” to relieve the line and facilitate the transmission of 
signals; but soon afterwards he called it into the service of his 
new relay. 

The v recorder of Lord Kelvin had not been overlooked by 
inventors as а promising basis for a cable relay, but was not 
without its drawbacks. In it the current from the cable passes 
through a small coil suspended between the poles of a powerful 
magnet, and the coil obeying the fluctuations of the current rocks 
or sways from side to side. A fine siphon spurting ink is attached 
to the coil во as to delineate its oscillations on a running slip of 
paper, thus drawing a curve of the rise and fall of the current in 
the cable, and recording the signals of the message. Although 
sensitive, the coil has so slight a movement that on using it asa 
relay to close and open a local circuit good contacts are not easy to 
obtain. The improved suspension and mode of applying a 
directive force” to the coil, as well as the means of discharging 
the ink by the vibration of the siphon which Dr. Muirhead 
patented in 1893, have made it somewhat better fitted for the 
purpose. 

In his first patents for a relay on the principle of the recorder 
(Nos, 516 and 7,525, 1899) Dr. Muirhead utilised these earlier inven- 
tions, namely, the new suspension for the coil, the vibration of the 
siphon or index, and the inductance shunt for curbing the signals, 
in order to secure firm local contacts. With a sensitive relay 
where the force making and breaking the local contacta is feeble, 
the contact pieces are apt to stick together, as electricians know, 
and to prevent this adhesion, or ''stiction," as it is called, Mr. 
Cromwell F. Varley in 1862, and his brothers, Messrs. Cornelius 
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and Samuel A, Varley in 1866, patented the device of keeping the 
contact stops in rotation. This principle of moving contacts is not 
easy to apply on a delicate relay, but a number of successful 
adaptations, likely to be useful in other scientific apparatus, have 
been contrived by Dr. Muirhead for the recorder. 

In his “jockey tongue” relay, an early form of the instrument, 
for example, the tongue or contact lever is kept vibrating between 
two stops, which are the terminals of the lócal or transmitting 
battery. The moving parts of this relay are shown in fig. 3, where 
C is the signal coil, with the magnets removed, R, R are two reins 
or filaments from the coil, tightened by the springs s, 8, and giving 
directive force to the coil. A second or smaller coil, c, is actuated 
from the signal coil, C, by two short fibres from the springs 8, 8, of 
which only one, f, can be seen. A jockey tongue, T, adjustable by 
the spring and milled head h, is mounted on the spindle of the 
coil c, and is made to vibrate between the limiting stops L, L, by means 
ofan intermittent or alternating current sent through one or the 
other coil. The tongue is connected to the line or cable, and the 
stops to the poles of the local battery. Although the tongue is 
always in a tremor between the stops, the contacts are so rapid that 
any little current which gets into the cable is quickly absorbed, and 
lt is only when the tongue has a bias, or is pressed for a time against 
one or the other stop by the movement of the signal coil, that signal 
currents are sent into the cable. 


The vibration of the jockey tongue between the stops is, how- 
ever, not merely to prevent stiction. It has the stil more 
important function of bringing the tongue back to zero. б 

Another novel plan for correcting the shifting sero is described 
in the same patente. It consists of a derived circuit, possessing 
retardation, which taps a portion of the outgoing current from the 
line battery, or a separate local battery, and sends it through а 
special winding on the signal coil. This derived current, or “ over- 
flow " circuit, as he calls it, being always of opposite polarity to the 
signal current in the coil, and of sufficient strength for the purpose, 
tends to urge the coil back to zero. | 

On very long cables the successive signals of one polarity lose 
their distinction (see p, fig. 1) and coalesce into a single wave. 
Such along deflection of the signal coil actually representa three 
separate signal currenta at the transmitting end of the cable, and in 
relaying it the local battery must send three short currente instead 
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of one long current into the next cable. To this end Dr. Muirhead 
and Mr. H. A. C. Saunders, in 1881, patented (No. 1,624) an elec- 


. trical method of splitting up such long waves into the correspond- 


ing number of short eignals when relaying them. M. Louis Maiche, 
in his patent (No. 9,846, 1886), has given a mechanical apparatus for 
doing the like. The retarding “ overflow device just mentioned also 
enabled Dr. Muirhead to accomplish it in more than one way by 
means of his artificial cable, or a combination of condensers and 
resistance, or self-induction coils. 

In 1899 a “jockey tongue relay, with an “overflow ” circuit, 
was installed at Malta. Fig. 4 isa diagram of it, where c is the 
receiving condenser, в the signal coil of the relay between the 
poles, N s, of its magnets, and E the earth. An inductance shunt, 1, 
is connected across the condenser and receiver to earth, and an 
ordinary resistance, or non-inductive shunt, r, across the condenser. 
The second coil of the relay, в”, between the magnets, & 8’, is 
actuated from the signal coil, B, by the arrangement shown in fig. 3, 
and is vibrated by the current from an alternator, 4, flowing 
through it. The jockey tongue vibrates with it between the ter- 
minals of the local battery, and is connected to the following 
cable through a condenser c, shunted by a resistance r^, with an 
inductance coil 1 to earth. 

There is also an "overflow " circuit from the tongue through a 
section of artificial line, А L, and the signal coil to earth. This 
“overflow,” combined with the inductive shunt, has the effect of 
curbing the coil, overcoming the variable zero, and giving a neat, 
“ square form to the signals. 

After these different steps in the progress of the relay, Dr. Muir- 
head took a long stride forward. The cumbersome retardation or 
"overflow " circuit to curb the movements of the signal coil, and 
the elaborate contrivances for eplitting up the prolonged waves into 
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short signals on the local circuit, were discarded. The relay,- 
delivered from these complicated accretions, a source of trouble in 
practice, became very simple, workable and fit. Je achieved this 
great reform by a new form of transmission. 

When а long cable is worked at a high speed the waves repre- 
senting signal currents are, as we have seen from fig. 1, sluggish and 
indefinite. Separate signals of each letter, which ought to appear 
as ripples, are obliterated, and the zero line between them is not 
straight. Dr. Muirhead sharpens the signals and straightens the 
zero line, as in the specimens, fig. 5, received at Porthcurnow, 
England, all the way from St. Helena, on the West Coast of Africa, 
with a single relay at St. Vincent repeating £6 letters a minute. The 
K B is about 53 for the Porthcurnow to St. Vincent and about 6} for 
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St. Vincent to St. Helena section. This is done by providing a 
complete conductive circuit from the earth at the sending end of the 
cable to the earth at the receiving end. The arrangement is shown 
in fig. 6, where c ia the sending condenser, shunted with a low resist- 


E. 
| | | CABLE 
c 


Ve 


Fig. 6. 


ance, r, adjusted to give the right amount of deflection to tbe 
signals at the receiving end; c’ is the receiving condenser shunted 
with a high resistance, 7; 1 is an inductance by-pass or shunt to 
earth E, which, by its high self-inductance and low resistance, drains 
&way the ground current from the cable, and gives a straight zero 
line, but allows the signals to charge the condenser and deflect the 


receiver, R, producing the shapely or square signale, as they are 
called by operators. 


(To be continued.) 


NEW PATENTS, 1902. 


Ccmpiled expressly for this journal by W. P. Thompson & Co., Electrical Patent 
Avente, 972, High Holborn, London, W.C., and at Liverpool, to whom all 
inquiries should be addressed. 


20,081. “Improvements in storage batteries.“ W. O. Roorrr. September 
15th. 


20.112. A method of winding electric machines." 


H. ROTTENBURG. Sep- 

tember 15th. 

20,168. “Improvements in, or relating to, electrical induction or sparking 
coils." F. H. HALL. September 16th. 

20,199. “ Improvements in or connected with the construction of electric arc 
lampe." J. Вноскк. September l6th. 

20,200. *'Improvementa in switches for starting and controlling electric 
motors." J. Eck. September ith. 

20.:4). ‘Improvements in electric switch signals," C. P. Bass and T. B. 
Wesr. September 16th. (Complete.) 


20,237. "Improvements in selective calls for telephones and telegraphs.” 
W. PALMER, JUNa and A. MCCLINTOCK. September 16th. 

20,940. “Improvements in electric conduit railways or tramways.” 
HADFIELD and D. GALBRAITH. September l€th. 

20,259, „An improved electric hand-lsmp for use on railways, tramways, 
ships, and other places for signalling." V. CoNNoR. September 17th. 


90,265. ‘Improvements in or applicable to trolley poles of electrically- 
propelled vehicles.“ A. LuwBkRs. September 17th. 


n. A. 


20,280. Electrical insulator.” М. Нано. September 17th. (Complete.) 
20,280. “Improvements in telephone systems." D. Macapiz. September 
17ih. (Complete.) 


20,323. ‘Improvements in and relating to electric switches.” 
Beptember 17th. 


20,324. ''Improvements in protecting irons for electric cables.” 
MANNSIAEDT. September 18th. (Complete.) 


20,310. “ Improvements in the form and construction of wire used fcr the 
transmission of electrical energy.“ I. HorxiNsoN, September 18th. 


20,376. “An improvement in telephonic microphone transmitters.” 
O. Imray. (W. E. Knorr, Brazil.) September 18th. 


20,425. “Improvements in or in connection with cut-outs for overhead elec- 
tric traction or trolley wires." W. TowLEn. September 19th.’ 


£0,456. “Improved portable testing and comparing instrument for electric 
incandescent lamps.“ А. McCanbLisH. September 19tb. 

20,435. “Improvements in electric car trclleys." J. W. KxowLes. Septem- 
ber 19th. 

20,445. ‘Improvements in terminals for electric wires.” 
TOOL AND Motor Car Co., LTD., and Н. Austin. September 19tb. 

20,466. “Quick break chopper-switch for high voltage currents, with auto- 
matic spark extinguisher.” O. VoLk MANN. September 19th. . (Complete ) 

20,461. * Improvements in detachable connection» fcr use in electric lighting 
and heating." A. P. LunpBEro and G.C. LUNDBERG. Eeptember 19th. (Com- 
plete.) : 

20,463. “Improvements in electric safety fuses.” 
September 19th. 


20,502. ‘Automatically operated points ‘and cable connections for main 
junctions of electric tramways ard the like." С. G. Goorp. September 19th. 


L. B. Copp. 


L. 


TRE WOLSELEY 


O. L. PEAnD and F. Dew. 


20,52. Improvements in elec t, jo s witches.“ I. G. WATERMAN. September 
99th. (Complete.) 

20,553. Improvementa in electro-magnetic valve controlling apparatus.“ 
I. G. WaTERMAN. September 20th. (Complete.) 

20,555. * Improvements in electro-magneis.“ I. С. WATERMAN, September 
20th. (Complete.) 


20,556. “ Improvements in electro-magnetic valve-controlling apparatus.” 
І. G. WATERMAN. September 20th. (Con lete.) 


20,571. ' "Improvements in and connected with alternate cuirent motors.“ 
V. A. FYNN. September 20th. 


20,52. Improvement in or connected with alternate current motors.“ 
V. A. Fyns. Septembec 20th. 

20,518. 
couplings." V. А. FYNN. Septembec 20th. 

90,541. ‘Improvements in safety arrangements for use іп electrice motor and 
other circuits." Tux JOHNSON LUNDELL ELECTRIC ‘Traction Company, 
LisirkEp. (R. Lundeil, Uni'ed States.) September 20th. 


ч Improvements in or connected with electro-magnetic clutches or | 


ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thom: 
and Co., 322, High Holborn, W.C., and at Liverpool, price, post free 
(in stamps). 


13,860. * improvements in and relating te the electrodes of assumutators an 
manaiacture thereof.” И. W. James. ted July 80th, 1900. Relates to 
manufacture of electrodes which consist of a central supporting core envel 
in active material. ` 


13,766. ''imprevemosts in sutematte electric block fer railroads. 
Shoeeraft and C. E. Gardiner. Dated July 3ist, 1900. lates to signalling 
between trains; semaphore signals. Ihe semaphore signals are ope 
automatically, being put to!“ danger " at both ends of a block section wt 


train enters that section, and to “safety” when the train leaves the sec 
6 claims. 


13,886. ''improvements in lnsniating supports fer electrical conduct 
а. Wright. (C. Aalberg, U.S.A.) Dated August ist, 1900. Relates to the 
struction of supports and insulators for conductors, especially at the ba 
telephone aàwitchboards. The insulators are provided with central oper 
and have annular recesses and projections. во эв to зот of being assembh 
a bolt. The conductors are held in position in the lateral grooves wher 
insulators are placed side by side. The brackets are arranged with boss 
fit into the underside of the insulators. 8 claims. 


13,810. “improvements in and connected with trolleys fer electric tr: 
having three wires for three-phase or other currents." Н. Gerard. Dated A 
lst, 1900. Relates to electric railways and tramways with single or tri) 
currents On overhead or underground conductors. Conductors: Three 
are held at the points of an equilateral triangle, all being insulated if t 
posse currents are used, or one wire may be uninsulated to serve as a 

he wires may be carried overhead or in & conduit. Collectors: A 
wheeled frame runs on the two bottom wires and & spring-pressed arm ci 
a fifth wheel bearing under the top wire. The wheels on the two sides are 


lated from each otber and from the top wheel, and are connected by leads | 
vehicle motors. 8 claims. 


13,811. “improvements in or rolating to contact bexes for olectric railway 
tramways.” М.Т. Hillischer. Dated August Ist, 190. Relates to electri 


ways and tramways on а road contact system with switches operated by 
neis on thevehicle. 8 claims. 


13,816. “‘Improvements in or connected with storago batteries." W. 0. R 
Da:ed August Ist, 1900. The connecticn of a set of plates of one polarit 
common conducting bar as во arranged that they can be readily separated 
one another to enable them to be straightened or otherwise repaired, a 
that corrosion is prevented. 5 claims. 


13,820. “improvements in or relating to starting switches and antomati 
trelicrs of clectre-motors.”” Е. F. May and Р. Н. Bastie. Dated August lst, 
A starting switch for motors is so arranged that the handle may be rei 
directly to its stop, but the resistances are only cut out slowly. А Ic 
arrangement is provided, which is released in cage of a under or overload, 
spring return the switch to the off" position. "7claims. 


13,838. “improvements ia glow bodies for siectrolytio incandescent |; 
B. M. Drako and Nernst Electric Light, Limited. Dated August 2nd, 
Filaments are made from paste of refractory material, of flat, oval, r 
gular, star or pinion section in order to have surfaces arger in propor! 


their surface areas. They are hardened bya passage through an electr 
2 claims, 


13.860. "'improvemonts in controllore for electrio motors.” T. T. P 
Dated August znd. 1900. Motor controllers are fitted with blo 
magnets with specially arranged shields between the contacts. One pole 
is connected to the cores of the magnets by arms, and the back of the 
forms the other pole-piece. Refractory plates are arranged around the 
Between the contact-tingers are fitted shields secured to the p'ates. 
shields are embedded steel plates, One plate being brought near the pch 
and another plate near the back of the casiog. These plates direct the 
magnetic flux, and blow out the arc. The reversing switches and the 
are connected by interlocking mechanism as usual. 2 claim. 


19,873. "improvements in electrio switches.” G. И. Whit 
August 2nd, 1900. A rod to which the bridging 5 
connected is normally held in its lowest position by a weight. Wt 
eleotro- magnet is energised, the lower end of ite armature engages with 
stantly rotating pinion, and the rod is raised to separate the contacte 
armature is normally held &way from the magnet by в spring plunge: 
contacts are carried by a framework embracing the rod, and a spring is 
posed between one of the cross-pieces and а collar. 4 claims. | 


13,874.  ''improvements in automatic electric 
Whittiaghbam. Dated August $nd, 1900. Relates to 
more particularly for opening or closing the circui 
AD &ir or gas compressor when the pressure of the 
higher or lower liinit, 8 claims. 


13,992. “Heating bodies for exciting electrical incandescence bedie 
second-class conductors.” V. F. Fenny. (A * 
Dated August 2nd, 1900. Auxiliary HERR бетпе desen be, Gosse 


alpin я rs lor incandescence bodies 

by winding platinum, nickel or other wire on thin rods of kaolin poi 

ишпе; fireclay or other fire-proof material, and the rods are formed int 
claims. 


13,001. “Improvements la electrica! demand indicators." A 
Dick and Reason Manufacturin Company. Dated August 2nd, 1900 pulse 
indieator consists of a strip of wire tube, or other body of iron, copper o 


material, and an acid or other liquid capable of attacking ; 
moved to the liquid or the liquid mo 4 tacking it, the stri 


ved to the strip; : 
meter, the extent of such movement being sulisen dentis 5 
strip dissolved or corroded, or the loss or gain of weight of the strip 
liquid. The materials are perfectly such that a little time is necessary 
attack to have much effect. The invention may be applied to апу 
сено св baving а moving part, for example, tbose described in Sp 
A.D. 1898, Зейд © O E0 e 1895; No. 8,409, a.D. 1896; and No 


13,851 “Improvements relating te 
Dated August Вга, 1900. А iic Mic иени muffles or fernaces.” J. 


Р furnace applicab i 

consists of .& muffie having a flanged mouth tH wound wii ы, 
which is heated by passage of currents. The muffie ig placed in a sci 
larger space in a casing formed in halves to permit access to the heatif 
but held together for use by & frame and clamping screw; one half 


elrcalt centrefisrs.” 
automatic circuit con: 
t of an electr.c motor 
air ог gas reaches a 


terminals. 1 claim. 

13,892. “Improvements tn electric signal registering ¢ 
systems." C. A. Jenson. ystems for te 
814, 1900. Relates to auteomatie Signalphone Manutestaring Co.) Dated 


automatically signalling the numbe 
exchange and recording the same when th i 
otf the hook. 2 eine Sameer E 


13,870. '' improvements i , 
Then ton-Houtten Company. E. гаг ш dynamo-clectr lo machines.’ 


о obtain a large Starting torque and high efficienc 
armature, or induced member of an induction motor 
more independent windings, one at least of which is 
and of comparatively high resistance. At starting 
winding is closed; but, as the motor gathers speed, 


rof a statio 
as taken the | 
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TROLLEY CAR ACCIDENTS. 


THE increasing frequency of electric tramcar accidents in 
various parts of the provinces is to be deplored, and calla 
for serious consideration. This is so not because of any 
possibility of the progress of electric tramway traction being 
impeded ; the necessity for electric cars is too widely recog- 
nised and appreciated now, for confidence in this system of 
travel to be easily shaken, and nothing—not even the 
enthusiastic propositions and argumenta and great ideas of 
automobilists—is likely to stop the equipment of thousands 
of miles more of trolley line, with here and there some 
sections of surface contacts, conduits, and perhaps other 
things. But the recent accidents are especially regrettable 
in that they were, or ought to have been, preventable. 
Pending the publication of the reports of the Board of Trade 
inquiries at Glasgow and Devonport, it is impossible to 
ascribe the actual cause or to justly allot blame in the matter, 
but it would seem that the brake equipments are less responsible 
than the human factor. Questions must necessarily arise as 
to how far the slipper brake is equal to the very exceptional 
conditions which are set up by a motorman, from some 
cause or other, allowing his car to get beyond control on a 
steep incline bottomed by an awkward curve. "There could 
be few more favourable spots for disasters, and corre- 
spondingly stringent regulations and efficient apparatus must 
be adopted with a view to nullifying, or, at any rate, 
minimising the effects of human error. 

It appears that on the occasion of one of the Devonport 
accidents—that of June 3rd, happily unattended by fatal 
injuries—the driver was teaching a “new hand" who 
improperly applied tbe brake and then released it suddenly, 
thus causing the car to attain so high a speed that it could not 
negotiate the curve, but overturned instead. The “new 
hand ” here, seems to have been allowed too much latitude at 
this admittedly awkward part of the line. The accident 
of Saturday, September 27th, recorded briefly in our last 
issue, is thought by the chief constable and the Corporation 
electrical engineer to be due to the car running away 
* throygh the absence of sand to prevent the wheels from 
slipping." The verdict of the jury at the inquest blames the 
insufficient instruction and “ignorance” of the driver. It 
will be interesting to see what the Board of Trade Report 
(Major J. W. Pringle) has to say on these points. 

Considering the enormous traffic carried over electric 
tramlines, the loss of life on English systems is small indeed, 
but every possible step should be taken to prevent even this 
los. In this connection the contribution which we publish 
to-day from the pen of Mr. Н. B. Phillimore, on Tram- 
car Driving," will, we think, be read with interest by 
tramway managers and employés, as well as by those 
interested in car-building and electrical equipments. 

We have become pretty well used to hearing of car 
disasters in the States, where there are from ten to fifteen 
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times as many miles of track as we have in these islands. 
Our New York namesake has recently been urging 
tramway organisations over there to do their level best 
to protect the public, before the Legislature comes along 
with imperative excessive action, as it is wont to do occasion- 
ally in such matters. This suggestion presumably refers to the 
inefficient brakes—and sometimes no brake at all, save the 
primitive hand appliance—adopted on too many American 
street car lines. Our contemporary says among other 
things :— 

The too frequent occurrence of accidents on electric roads has 
recently provoked some severe criticism of the trolley systems. 
However much this may be deserved, the blame should be put 
where it belonge, and not on the method of transportation. These 
alleged abuses are not due to the method of propelling the cars, but 
to the manner of operating the road. .. Such abuses as are 
charged can be corrected by legislation, but this ought not to be 
necessary, forlegislative action may be carried too far and really 
injure the roads. All the necessary precautions for the protection 


of the public should be adopted by the managements of the roads 
on their own initiative, and the sooner this is realised the better. 


In this country the Board of Trade is not lacking in the 
attention which it gives to the braking appliance question, 
and being in possessfon of a more or less intimate know- 
ledge of the devices on the market, and their respective 
merits, it may be trusted to deal with the matter as the cir- 
cumstances require. That some appliance more powerful, 
more certain, and especially more rapid in operation, than the 
hand-brake is indispensable, needs no demonstration, and the 
cost of providing such must not be allowed to delay its 
provision. For that matter it should not be forgotten that, 
apart from the actual personal injuries caused by these 
regrettable occurrences, considerable loss ensues to the tram- 
ways, both on tlie score of compensation to the victims, and 
by loss of traffic owing to the evil impression conveyed to 
the minds of would-be passengers; so that from every point 
of view, the use of efficient brakes is advantageous and 
urgently necessary. 


Tue article on this subject, which is 
concluded in this issue, will, we hope, be 
read with interest by both teachers and 
taught—to one or both of which categories every man who 
claims the title of engineer must belong—as setting forth 
the views of one of the younger members of the electrical 
engineering profession. 

While we are pleased to afford “A Student" the 
opportunity of stating his case, we are by no means in 
agreement with all of his conclusions. In the first 
place, our contributor complains that students have 
to learn just what their teachers choose to teach them. 
In this we fail to see a “difficulty ;" the very first 
lesson to be acquired—one of Nature's own—is the necessity 
of discipline and order, and how could these be attained if 
every student, following the dictates of his particular taste 
or fancy, were to choose his own subject of investigation ? 
Experience is essential to indicate the best course of study 
and the best methods of pursuing it.. An engineering 
training must cover many branches of knowledge if it is 
to be worthy of the name—preserve us from the man of 
one subject and one idea! Breadth of view, the ability to 
examine a question from many standpoints, can only be 
acquired by the study of many subjects. A more inappro- 
priate example to the contrary could hardly have been chosen 
than that of the medical curriculum, with its excursions into 
botany, zoology, chemistry and physics, mechanics and dog- 
Latin—the last named the only worthless subject of them all. 


The Difficulties 
of Students. 


By a curious inconsistency, the making of a joint is 
objected to, while the actual construction of a dynamo or 
other electrical apparatus is applauded! Yet how many 
engineers, after their college training, expect to wind arma- 
tures and build up commutators with their own hands ? 
Or even to sve these things done ? 


By all means let every electrical engineer in embryo 
acquire a sound knowledge of the construction of dynamos 
and alternators—the foundation of the industry by working 
with them, testing them in various ways, preparing designs 
and drawings, &c., as is already done in our best colleges, 
and has been for many years past; the actual con- 
struction of such machines in our colleges, however, 
is not only useless, but impossible. Our Student“ 
admits that such a course would be expensive, and wealth is 
not the strongest point in our system of technical education ; 
a vast increase in staff aud equipment would be required to 
carry out the scheme. But the point is this—vno one wants 
newly-Nedyed dynamo designers of this type. What our 
friend really asks for is experience, a thing which cannot be 
acquired in a college. The purpose of a real system of 
education is to train men to /Ain£, so that, when they have 
the opportunity of gaining experience (after they leave 
college), they will be able to take the fullest possible 
advantage of it. They must inevitably be content to spend 
a few years at least in subordinate positions—in point of 
fact, the great majority must spend their lives in such—and 
then will be their chance of obtaining experience, with the 
aid of their previous training in principles and common 
sense, which enables them to understand what they see, and 
to draw correct deductions therefrom. 


The ability to “hunt up and adapt" recorded experi- 
ence.and facts is a priceless gift; ‘but this cannot be 
taught—here, again, it is the fruit of experience. 

Our contributor is critical of lecturerg, and, we fear, with 
only too much reason ; but we cannot admire his method of 
waiting till a lecture is nearly over without taking notes 
in the hope that a sort cf ‘ essential extract“ will be served 
up hot at the end of it, to save him trouble. Many 
lecturers, alas! merely’ waste their own time and that of their 
students by pouring out upon the latter a torrent of words and 
symbols without a moment’s pause. A good lecturer pro- 
ceeds ever slowly—festinu lente might well be his motto. 
A moderate dose of knowledge, thoroughly driven home (but 
not by vain and endless repetitions) is worth a dozen 
harangues, Another point—the “ lecturer,” who literally 
reads his lecture, is drawing his salary on false pretences. 
He is worse than useless. On these points we are in hearty 
agreement with “ A Student.” 

We sympathise with him also in his criticism of un- 
practical mathematical instruction. Of what use is the 
calculus to men who, in their third year, cannot tell whether 
the result of a simple practical problem is in pounds or 
poundals ? And why are they taught to use those pedantic 
units—in the class-room? They merely lead to confusion. 
Not only is the case just quoted a fact, but at the same place 
—one of our best technical schools—the simplest practical 
problems in acceleration were insoluble to the majority, 
who could, however, differentiate and integrate book 
problems with facility. We do not for a moment 
decry the teaching of practical mathematics; it is 
the lack of this—the teaching of mere ornamental 
mathematical gymnastics—that we deplore. No wonder 
students learn to hate the name of mathematics when they 
are so misled. | 

In conclusion, let not * А Student" think that we wish 
to severely criticise his views. True, we are in many points 
at variance with him; but we, with him, seek only to pro. 
mote the cause of real technical training. 


po 
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“Тнк employer must pay more wages, 


Wages and 
the employed must do more work." "Thus 


Work. 


a] « ndon daily gives forth the opinion of American labour 


exp тів Who have been investigating conditions over here. 
rre is some truth—a good deal of truth—in what the 
mticle urges, though it is more or less tinged with 
igvorance of the purchasing power of wages here as com- 
y wed with America, That the working man of Britain does 


not do as much work as. can justly be required of 


lm, is, we think, a generally true statement. Thousands 
o men literally loaf. along, doing a minimum of 
work. There can be no doubt that many employers 
could · afford to increase wages very largely if they could 
get their men to do a decently fair day's work for the money. 
A fair day's work might very easily produce double, treble, 
and often quadruple, the present output, without overtaxing 
the worker. Any man could easily lay four times the bricks 
laid by a London bricklayer, for example, and numerous 
other examples might be given. There is no call for men 
to work themselves to death. 


It is small wonder they are so glad when the bell rings, for 
it isdull work loafing by order from the Union, when there 
is work to hand waiting. It is said that one never sees 
an old workman in America. Americans will have it that 
they have all * made their pile” сапа retired ; but they 
cannot all have become millionaires, and it is to be feared 
that many of them have retired underground. In plain 
language, the American workman is worked to death 
young. We should like to suggest that some of our soundest 
and best employers should make the experiment of having 
civilised, clean and tidy workshops, and should refuse 


employment to any but a superior class of workmen, | 


carefully eschewing tbat brand which out of an earnings of 
45 or 50 shillings a week, sends home 158. to the wife and 
six children, and squanders the remainder in drink. This type 
is common; why encourage it? Much of the article before 
us is of the overdrawn style, as though America 


were a Paradise, and had no slums and no badly- ` 


paid workers; whereas, perhaps, no such misery exists 
a can be found in American cities and in American coal 


mining districts. Good fortune is as widely and unequally dis- 


tributed there as elsewhere. It is very doubtful if the 
American people as a mass are so particularly well off. A 


few trustmongers seem to hold the bulk, and the workers 


work long hours to manufacture a few rich men. It would 
be a good thing for the physical future of the 
people if the British worker did a little more and the 
American worked to live, and did not live simply to work. 


A LIVELY discussion took place at one 
of the recent meetings of the British 
Association, when the combined Sections 
А and L (Mathematical and Physical Science and Educa- 
tional Science) considered the B.A. Committee’s report on 
the teaching of mathematics, together with a very similar 
report drawn up by a committee appointed by the Mathe- 
matical Association. In all fundamental matters these two 
reports are identical; they insist that radical changes must 
be made in methods of teaching and of examining, and they 
asert thet the time is ripe for such changes. The changes 
they require are in the directions of simplicity and commen 
tense, for they justly hold np to ecorn the artificial difficulties, 
nd the purely conventional methods of solving such diffi- 
enlties, which reign in во many schoolrooms, For some 
“arlous reason, connected perhaps with attempts to stan- 


Common - sense in 
Mathematical 
bi 


Indeed, it is probable that far 
more working men die of sheer ennui than of overwork. | 


dardise or systematise school routine and to make the 
examiner's post an easier one, many masters teach arithmetic, 
Euclid, or its substitute, and algebra, as three entirely separate 
subjects, as unrelated one to another as Greek, chemistry, and 
calisthenics ; and they cultivate, or fail to suppress, among 
their pupils, a spirit according to which a boy is thought. 
to be doing something almost dishonourable — akin to 
“cribbing "—if he proposes to solve a problem in one subject 
by methods belonging to another. For example, * prove that 
(a+ b)! = а + 24 5 + 02" is perfectly simple to under- 
stand by algebra ; but the similar proposition in euclid, even 
apart from the complicated language in which it is expressed, 
is sufficiently obscure to disgust any lad of robust health who 
loves the playground—and it is not immoral to attract rather 
than to drive a boy to his studies. 

Again, boys are taught to extract cube roots by arith- 
metical processes in a way that no self-respecting adult 
would adopt ; a way that inculcates contempt for time and 
money (3.е., the price of manuscript paper) On what 
ground, we wonder, are logarithmic tables so often put on 
the pedagogue’s *Index" ? The reports drawn up by the 
two committees mentioned above, accordingly argue in favour 
of utility in mathematical work, that problems shall be 
solved by the easiest and most direct methods, that actual 
measurements may be made, that arithmetical operations 
shall be shortened, and that the degree of accuracy possible 
of attainment in practice shall be recognised in schools by 
limiting calculations toa last significant figure. An instance 
of the absurdity to which the absolute accuracy of arith- 
metical calculation sometimes leads in everyday life, may 
occasionally be seen in analysts’ reports, when a man returns 
the percentage of a certain ingredient in a particular material 
with a decimal of half-a-dozen figures, forgetting all the 
time that his analytical processes involve errors perhaps 
reaching to the firet place on the right of the point. 

It is a healthy sign of the times that our professors and 
examiners are 80 busy condemning and revising their 
methods; but it is not equally healthy to observe the 
attitude of the general public and our professional 
politicians. ^ There is an “ Education Bill” before 
the community which is being discussed by Tom, Dick, and 
Harry with appalling loquacity. We do not profess to be 
skilled in political matters, but so far as we have been able 
to understand the flood of oratory which is being poured 
out day after day, the majority of our speakers care very 
little whether the Bill, as it stands, or with the modifications 
they suggest incorporated into it, is likely to prove of 
benefit to the country at large by improving our faulty 
educational arrangements — arrangements tbey unite in 
admitting to be faulty. The Bill, each speaker seems to 
assert, will develop into a good Act or a bad Act, simply as 
its provisions help, or fail to help, every growing boy and 
girl to cry aloud, with bigotry and precision, the Nhibboleths 
which distinguish, with microscopic differences, the beautiful 
creed of the speaker from the erroneous doctrines held and 
promulgated by all his friends and neighbours almost without 
exception. 


Municipal Ownership: An American View.—Our 
New York namesake recently said :—“ Probably there is no city of 
between 10,000 and 100,000 inhabitants which bss not already 
undergone at least one period of agitation in favour of municipal 
ownership of electric lighting plants. Just why thia particular 
business has been seized upon for the exploitation of socialistic 
theories is bard to find out. The majority of aldermen and 
councillors understand the grocery business, or think they do, and 
it would seem that this widespread, necessary and important branch 
of trade might claim tbeir attention ratber than electric ligbting, 
which they know nothing about and which bas the further diesd van- 
tage of beingfa businers requiring very expert, management." 

D 
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ELECTRO-METALLURGICAL PROBLEMS.-—II. 


Bv ALEO. A. BEADLE, A. I. E. F., F. C. 8B. 


LEAD. 


Many minerals contain lead in more or less quantity, but by 
far the most important source of the metal is galena (Pb, 5); 
next in importance come cerussite (Pb CO,), and pyromor- 
phite ((3 Pb, P+O) + Pb Cl). 

Galena is generally associated with quartz and calespar, 
and with small quantities of copper, bismuth, zinc, iron, 
antimony, and arsenic sulphides, and invariably contains 
some silver, and often gold. | 

The ordinary reduction of lead from galena is fairly simple 
in principle, involving but two operations—(1) roasting to 
convert part into sulphate and oxide, and leave a part un- 
changed; (2) heating without access of air, which causes 
the oxidised portion to react with the sulphide, forming. sul- 
phurous acid and metallic lead. The two operations are 
conducted in one reverberatory furnace, by first allowing the 
air free access to the charge, and then excluding it. It is 
also reduced by melting in a blast furnace with metallic iron, 
or with a charge which would otherwise yield iron. 

'The lead has now to be refined and softened by exposure 
to air in a refining furnace, whereby antimony, copper, iron, 
&c., and some of the lead are oxidised, together forming a 
dross, which is removed. 

‘The extreme purity to which it is necessary to bring lead, 
in order to make it a really marketable product, however, 
renders the operations of smelting and refining very intricate. 
The finished product must contain considerably over 99 per 
cent. of lead, the impurities usually being traces of every- 
thing contained in the original minerals used. 

The whole of the original silver and gold are contained 
in the smelted lead, and have to be extracted either by the 
Pattinson process, or by Parke's process. The former consists 
in melting the lead in pots, and allowing it to crystallise by 
cooling, the crystals of pure lead being removed, and the 
operation repeated through a series of pots. The argenti- 
ferous lead ultimately collected at one end of the series is 
cupelled for the silver. Parke’s process consists in stirring 
the molten lead with molten zinc, and allowing the mixture 
to separate. The whole of the silver passes into the zinc, 
which is ultimately distilled in iron retorts, the noble metals 
being left in the residue from the distillation. 

An electrolytic process to compete with these methods has 
to produce pure metallic lead and silver in a more direct way. 
The noble metals, and some of the impurities, being electro- 
negative to lead, might be removed first, the iron and copper 
being electro-positive, might remain unreduced. 

Many suggestions, based upon widely different principles, 
have been made in this direction. The first type is that in 
which the ore is dissolved by partial or chloridising roasting 
and treatment with water, or a solution of an alkaline salt 
capable of forming a double salt with the lead. The solu- 
tion is then electrolysed. Any such process, however, involves 
the difficulty of making a coherent deposit on the cathode, 
and no satisfactory method of so doing has yet been devised. 
Further suggestions have been made to use the galena as an 
anode in a soluble salt, such as the chloride or better nitrate 
of lead, or a plumbate of soda. In the former the lead is 
dissolved, and most of the sulphur left behind; in the latter 
most of the sulphur becomes oxidised, but the anodes crumble, 
and the lead is deposited as a sponge. 

Lyte has suggested converting the lead into chloride, and 
then electrolysing the fused chloride, obtaining first the silver 
and then the lead. This suggestion is an important one, 
and the question of obtaining the lead and silver as fused 
chlorides is discussed later. | 

When fused lead chloride is electrolysed, апу silver or gold 
present is practically all deposited with the first portions of 
the lead, the subsequent deposit consisting of pure lead. The 
chloride fuses very easily at 262° C., and does not volatilise 
until a higher temperature is reached, although it fumes 
when air is allowed free access to its molten surface. It is 
almost entirely dehydrated by heat, and can be contained in 
iron vessels which become coated with lead, and but slowly 
eaten away by reducing and;alloying with the lead. Carbon 


anodes and iron cathodes answer, but, to avoid the produ^- 
tion of lead * fume," a molten lead cathode serves best. 

Several processes have been devised for the refining f 
lead by electrolysis in solution and in fused chloride. Intl e 
Keith process, which was used for some time in the Unite | 
States, the crude lead is cast into plates which are used : 
anodes in an acetate solution; the anode slime containin,: 
arsenic, antimony, silver, gold, copper and iron, is treaten 
for the recovery of the precious metals, and the spongy lead, 
which has been collected from the cathodes, is pressed into 
cakes and melted down; 8,000 amperes were used for the 
deposition of 684 Ibs. per hour. Tommasi replaces the 
acetate of lead by a double acetate of lead and an alkali 
metal. A weak point in these processes is, that spongy lead 
produces much dross in melting down, which dross has to 
be again reduced. Borchers bas thus devised a process in 
which fused basic lead chloride is used, the melted lead run- 
ning over a series of iron steps being used as the anode, and 
the pure lead is deposited on to an iron cathode. At 
moderately low current densities the bismuth remains in- 
soluble, and the electro-positive metals are not deposited. 

The electrolysis of fused salts presents several advan- 
tages ; the voltage is low, conductivity of electrolyte low, cur- 
rent density extremely high, current efficiency under suitable 
conditions is good, and the lead can be cast directly into 
marketable ingots; moreover, it enables the precious metals 
to be separated before the reduction of the lead is started, so 
that this means of reduction seems to promise well, and the 
obtaining of chloride direct from the ore would seem to 
deserve the most attention. 


TRAM CAR DRIVING. 
By H. B. PHILLIMORE. 


Wirtu the advance of electric trams we have had many 
examples of a car getting beyond the control of the driver, 
and accidents resulting of a more or less serious nature. 
Some have necessitated an official inquiry : in tbe majority 
of cases nothing more serious has occurred than a damaged 
panel, or a shock to the nerves of the passengers. But 
even these are of gerious consequence, for our cars will not be 
a success or pay as they ought, unless we obtain the entire 
confidence of the public. 

Probably in the future many of these accidente will be 
averted by our being able to give the driver more in- 
stantaneous command over his car. | 

Meanwhiie, we must make the utmost of the means of 
control at present provided. This we are not doing so long 


as drivers are to be seen in some of our large towns who have 


to look at their controller, or who ring their gong with their 
right foot. 
A great deal could be done towards ensuring public safety 


by more careful training and more efficient supervision than, 


prevails in some places, 


r 


And there is another direction in which more trouble! 


might be expended ; namely,in the designing of the front 
platform, and in the arrangement of the various means pro- 
vided for controlling the car. There are usually six handles 
and pedals to be manipulated :— 

. Controller handle for regulating power. 


. Gong pedal. 
. Hand-brake lever. 


. Hand-brake ratchet pawl. 
Sandbox pedal or pedals. 

These are arranged to be worked as follows :— 

1. By the left hand. 

3. By the left foot. 

4. By the right hand. 

5. By the toe of right foot. 

6. By the heel of right foot. 

No. 2 is worked by the left band for reversing, and the rig 
for the emergency brake. d. ! 

The various duties are distributed in this way, because 
is of the utmost importance that it should be possible 
perform more than one operation at the same time. 


8 
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. Emergency brake and reversing lever. | 
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Thus, in the event of a foot passenger not noticing the 
approach of a car and stepping suddenly in front of it, 
the driver wants to cut off current, ring the bell, apply the 
handbrake, and, perhaps, sand the track, and they must all 
be done instantly. For, suppose it took the driver one 
second to cut off current before he can ring his bell, and 
one second to ring his bell before he can apply his brake, and 
suppose the car to be travelling 12 miles an hour, then the 
car will have travelled six yards before retardation com- 
mences, and those two seconds may mean much to the future 


life of the pedestrian. 
A driver who can retard and accelerate the speed of his 


car quickly can, with equal safety to the public, do quicker 


time through traffic than one who is less expert. 

But there have been cars built in which it is quite impos- 
sible to stand in such a position that all the necessary 
operations can be carried out at one and the same time. 

The driver must have one hand on his controller and one 
on his hand-brake lever. 

The left heel should be on the floor of the platform, and 
the toes on the gong pedal. The gong is sounded by raising 
the toes and then depressing them again. 

The right foot should be so placed that the toe touches 
the pawl of the ratchet, and the heel is at the side of the 
sand pedal, so that it can be quickly raised and brought 
down again on a sand' pedal. It should be possible to keep 
the sand pedal depressed with the heel while the toe is press- 
ing the pawl into place. 

The band-brake lever should be able to make a revolution 
without touching the ribs of the driver when he stands with 
his feet in the necessary positions. 

Great care should be taken that a man can comfortably 
stand in the position indicated, and have instantaneous 
control over each of the levers and pedals. The best 
arrangement can be got by trial, and that should be adhered 
to on all cars. 

It then remains for the eventual proprietors of the cars to 
train and pick their drivers carefully, and for the driver to 
carry out instructions, drive with care, and keep cool. 

Prompt manipulation of his somewhat complicated means 
of control is only to be obtained at the cost of considerable 
practice. A man may know everything about the 
mechanism of a car, but let some unforeseen complication 
arise in the traffic, and, without practice, be will be unable 
to apply his knowledge in the fraction of a second which may 
just avert disaster. 

A driver must be able to control his car without having 
to think what actions he has to go throngh, just as he 
walks without thinking which foot has to be moved next. 

The exact actions become more or less reflex, with the con- 
sequent advantage that they approach as nearly as possible to 
being instantaneous. 

Take the case of a racing cyclist. There was a day when 
he could not even balance his bicycle. First he had to learn 
to ride at all; while he could still ride only slowly, he had to 
learn to steer, and then to use different muscles at different 
positions of his feet, so as to get as uniform a turning effort 
as possible. In a race he never,thinks of these things. The 
whole energy of his brain is concentrated on the race itself. 
To pass an opponent he has to alter his direction several 
times, each time necessitating a fresh balance of his body, 
and he must, pedal his very hardest. But in the race these 
actions are all done with no tax on his brain. He considers 
it time to pass and he passes. Had it been necessary for 
him to use his brain to think what to do, he could not so 
accurately have gauged the exact fraction of a second in 
which to pass his opponent. 

So with our car driver. In case of emergency, he should 
be able to stop, slow down, or accelerate bis speed without 
any tax on his brain due to minor details, The whole 
energy of his brain can then be absorbed in obecrving the 
conditions of the traffic and other affairs outside his car 
which demand his attention. There would be no reply then 
at an inquiry into a collision to a question as to tbe exact 
distance of the other vehicle. I cannot say exactly. 1 
was putting on my hrake at the time." 

Drivers shonld get practice in making emergency stops. 


If they are taught by being sent out on cars on service 


during the day time, then they should have one or two 
nights on a special car learning to use their brakes and to 


make the most of them at speeds that would not be per- 
missible in the traffic. Make him drive first from one pole 
to another with his controller full over and then see how 
soon he can stop, ringing his bell at the same time. Then 
do the same yourself, and show him that by your greater 
experience you can stop the car in a much shorter distance. 
Show him where you think he made mistakes, and let him 
try again. Then take him toa hill which has a straight 
length at the bottom with no turn-outs, and give him prac- 
tice in stopping at as high speeds as possible. If this part 
of his education is omitted we may get the following case. 

A man has learnt in traffic, he is a careful driver, and his 
car has never travelled over 12 or 15 miles an hour, and 
has always been under easy control. A day comes, he is 
starting down a steep hill using his electric brake. One of 
the controller contacts has been damaged, and before he 
realises it the speed has increased to the greatest he bas ever 
driven at, and is increasing every second. He has never 
before driven down that hill at more than 8 miles an hour. 
By the time he has got his hand brake blocks against the 
wheels the car is going 20 miles an hour. The feel of his 
brake is different to anything be has ever felt before, it does 
not seem to be having any effect, because he is unable to 
appreciate the difference between 20 miles an hour and 18 
miles an hour. 

Under these circumstances can we be surprised if he loses 


. his head ? 


A man who had had practice in making stops at that 
speed would have no cause for losing his head. He would 
know the strength that would make the brakes most effec- 
tive, and he would be able to recognise when the car was 
beginning to slow down, and would be perfectly confident 
that he could stop. 

Teach the drivers all you can abont driving, and try to 
leave them nothing to find out themeelves. Institute a 
system of driving, and make them stick to it. If not 
taught, they find ont little dodges themselves, and they 
show some of them to others, and you are apt to get several 
different methods amongst them all, which makes it harder 
for you to pick out the drivers who have the best control. 

One portion of the equipment of some cars demands a 
few words—the track brake. This is worked by a wheel on 
the platform, which turns a screw. The screw enables 
great force to be applied, and does away with the need of a 
ratchet. But it takes a long time to move the blocks down 
to the rails. It cannot be brought quickly into action as 
the ordinary hand-brake can. It is, therefore, no use as an 
emergency brake. Also most of the track-brakes used in 
this country will not stop a car on a steep hill. The track- 
brake should be applied at the top of the steep hills, and left 
alone till the bottom is reached. Stops and starts are made 
with the hand-brake and controller, and the track-brake 
simply makes driving down a hill as easy as driving on the 


level. 


THE DIFFICULTIES THAT STUDENTS OF 
ELECTRICAL ENGINEERING MEET WITH. 


By A STUDENT. 


(Concluded from page 514.) 


Tuis difficulty of bridging acros the gap between theory 
and practice is, in many cases, greatly enhanced by the fact 
that these two parts of the student's training are carried on 
in probably two quite different places. 

Take, for example, a technical college which gives its 
students а year or two's theoretical training, and then sends 
them ont to a firm to go through the shops. While at tbe 
college the student very often in the course of his work 
would like some practical point explained, but has to wait 
until that part of his course is over. He then learns his 
manual work, and as he sees machines being built, he is 
continually noticing, if he he observant, detaila and problems 
in their construction which require a theoretical explanation. 
His theoretical course being, however, over, he is very often 
unable to solve these problems, since the actual workmen, us 
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a rule, know little or nothing about the principles which 
underlie their work. This seems to be a very weak link in 
any course of instruction, for if any course is to be thorough, 
every difficulty which crops up should be immediately made 
clear to the student, so that, as far as he goes,'at any rate, his 
knowledge will be thoroughly sound, and he will feel 
confident that he has missed or slurred over no important 
oint. | 

: Drawing a conclusion from these pointe, it seems to me, 
in my humble opinion as a student, that the training of 
students should, in all cases, be carried out under a principal 
who is himself a thoroughly practical engineer,—a man 
who, while he excels in pure theory, should have himself 
been through the shops,“ and most important of all, a man 
who thoroughly understands the design of electrical 
machinery in every detail, both theoretical and practical. 
The college itself should have, as far as possible, a work- 
shop, however small, which is equipped to carry out the con- 
struction /Aroughou! of at least some small type of dynamo, 
motor, or transformer. The students, while at the college, 
should, after they have been taught sufficient theory to 
understand the principles of design, be made to design and 
construct throughout small electrical apparatus of up-to-date 
patterns. Each individual student should be made himself 
to design a small dynamo or motor to fulfil given conditions 
as to speed, output, efficiency, &c., being supplied with all 
reasonable knowledge gained by past experience, such as 
would be available in any drawing office. 

He should be shown bow to hunt up and adapt this 
previous knowledge to the particular case in question. 

At the same time, however, care should be taken not to 
check any originality on the part of any student. Let each 
student as far as possible design his own machine throughout 
from tbe commencement, and he will take great pride in 
trying to make a thoroughly neat, ingenious and efficient 
article. Never mind if there are inherent faults in the 
machine—these will soon be found out by the student in 
the construction and testing of the machine afterwards, and 
when a student finds out in this manner that he has made 
an error in design or draughtsmanship, it will impress itself 
on him in a far more thorough and lasting manner than if 
merely pointed out to him on a piece of paper. Indeed, far 
more useful experience may be gained from constructing a 
faulty machine than a correct one, and the mistakes made 
will be most carefully avoided in the future. 

Tt seems to me that this design and construction through- 
out by each individual student of at least one piece of elec- 
Every calculation, 
every drawing, every detail of manufacture will bé performed 
with additional interest and care, and the efficiency testa 
afterwards will be gone through with the greatest interest 
instead of in à haphazard and careless fashion. 

Competition, too, will reign keenly among the students, and 
think of the value of the possession of a set of drawings and 
caleulations throughout. 

It may be urged that the expense is too great, but surely 
the interest in work and the thoroughness of such a training 
would more than repay it, and the student once shown how 
to design, will in his own spare time be continually striving 
to design better apparatus and improve on details of con- 
struction. 

I still have one or two points to touch on. 

One is this—the method of lecturing. All lecturers have 
their own special method, and the student has one minute to 
listen to one type of lecturer and the next to listen to quite a 
different type. The method of taking notes has to be suited 
to each individual lecturer, and consequently there are often 
very important notes lost. | 

To explain—one lecturer will talk for half an hour and 
then at the end sum up the pith of his lecture and give it 
out slowly so that it may be copied into note books almost 
verbatim. 

The next lecturer may start in the same manner, the 
atudents wait to the end to take notes, and then find that 
this new lecturer does not sum up his remarks, and conse- 
quently no notes are taken of the lecture at all, and much is 
forgotten. This appears a point which could be so easily 
remedied, and with such beneficial resulte. The main points 
of every lecture should be given out slowly either at the 
commencement or at the end of each lecture, so that they 


can be entered with reasonable care and neatness into rough 
note books. The system once chosen should, however, be 
strictly adhered to, as a sudden change without any warning 
would mean the loss of a whole lecture’s notes. 

Another point is the symbols used in various subjects. 
It not infrequently happens that two professors are teaching 
the same subject, or, at least, parts of the same subject to 
the same clase, and each professor uses his own particular 
symbols with the result—dire confusions, and hours of time 
spent of an evening trying to disentangle 6’s and es. A 
uniform system of symbols and abbreviations should be used 
by every lecturer in the college, and it is my belief that a 
small card with symbols and their explanations printed on it 
should be supplied to every student on entering a college. 
This would avoid all doubt and ambiguity once and for all. 
While on the subject of lectures, there is one class of lecturer, 
and a very common one too, who, in the name of my fellow 
students, I must strongly protest against. This is the man 
who is always in a hurry, who has so much to gay on the 
subject that he cannot get it out fast enough. This sort of 
lecturer is worse than useless. It is mere waste of time for 
the students who, for an hour or two, are so confused that 
they literally don’t know where they are, and leave the class 
room with such a confused “jumble” in their heads that 
they are not fit to attend another lecture for hours. 

Do let me remind you lecturers, one and all, that we 
students are not so clever as you. It seems to me that it is 
not altogether the cleverest man, and the man who can write 
a long string of letters after his name, who is best fitted to 
teach ; in fact, the reverse is often the case. Undoubtedly 
the big man, with a long tail to his name, is useful on the 
first page of a college prospectus; but, being so great and 
clever himself, be very often cannot understand the simple 
difficulties that form a stumbling block to the student. It 
is very often the man who is himself not so exceptionally 
gifted who is the best help to the student. He has himeelf 
experienced just the same difficulties as the average student ; 
has had to climb laboriously over the same stumbling blocks, 
and is therefore in a better position to appreciate and under- 
stand the humble difficulties of the student. 

The last point that I wish to touch on is a point which 
has, perhaps, not hitherto been discussed, and it is the com- 
mercial training of the engineer. | | 

A short time ago I heard a discussion in a private com- 
mittee room of the House of Commons on the suitability of 
a site for some gas works. The principal witnesses on either 
side were expert engineers, and the amount and variety of 
knowledge entirely apart from their profession which they 
had to show was enormous. The value of building land, of 
dwelling houses, the laws of compensation for property taken 
or damaged, and such like things too numerous to mention, 
they were expected to have at their fingers’ ends. | 

To expect a student to learn all this in his course of study 
is too much, but I believe that & &hort and practical insight 
into the very necessary commercial branch of his profession 
should be most certainly given him. 

He should at least know the essential principles which 
constitute efficiency and economy in manufacture and works. 
management, а little about some system of standardisation | 
in manufacture so as to enable a large number of machines 
of the same class to be manufactured cheaply and quickly, 
a little about the law governing the relations between the 
employer and his workmen, and also a few gleanings from 
the patent laws so as to be able to protect himself in any 
eventuality. à 

Summing up all the pointe I have touched on in this 
little article, I will simply say that, taking everything into. 
consideration, it is my belief, and the belief of every think- 
ing student that I have come across, that the present system 
of training of electrical engineers fails, firstly, because of the 
lack of continuity in training as regards theory and practice ; 
and, secondly, that the heads and staff of many of ou 
Institutions are not practical enough. It is thought that if 
a student is turned out with his head full of dz dy, and 
with excellent certificates, that they have done their duty 
but the unfortunate student though thus provided wit! 
excellent tools has never been taught how to use them to hi 
best, advantage. "T 

There are many things that go to make the qualification 
of a successful engineer, but the chief one is that he shoul 
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be able to turn what knowledge he has, however little it may 
be, to the best practical account; that what theory he does 
know, the more the better, of course, should be at his fingers’ 
ends and ready for immediate use; in other words, that he 
should be practical, in the real meaning of the word, to his 
finger tips. 

I must now conclude, as I am afraid that it is too much for a 
student to presume to take up any more of valuable space in 
a professional paper. Perhaps, indeed, this little article 


may never be allowed to see the light of day, but I hope 


Mr, Editor will remember that he was a student himself 
once, and will not be too hard. 

My readers must bear in mind that these are but the 
views of a student, but, at the same time, they are the 
outcome of his training, and, if wrong, point to a flaw 
somewhere in it. 

It is quite possible that many students—possibly all pro- 
feasors—will disagree with what I have said. I shall not 
mind this ; better to have wrong views than no views at all ; 
and my object is simply, if possible, to promote some dis- 
cussion on the subject and set those in authority thinking. 

If, at the same time, I have been allowed through the 
courtesy of the Editor to have shown up any real difficulties 
that my fellow-students experience in fitting themselves for 
their profession, I shall feel more than repaid for the trouble 
I have taken and the possible adverse criticism that my views 
may be subjected to. 


PROCEDURE ON APPLICATION FOR A 
TRAMWAY ORDER. 


[BY A LEGAL CONTRIBUTOR. | 


(Continued from page 535.) 


AT the conclusion of our previous article we pointed out 
that if the proposed tram lines of the promoters cross any 
railway or canal,due notice must be given on December 15th 
to the railway or canal company. 

A notice of this kind must state that every company, 
corporation or person desirous of making any representation 
to the Board of Trade, or of bringing before them any 
objection respecting the application, may do so by letter 
addressed to the Assistant Secretary of the Railway Depart- 
ment of the Board of Trade, on or before the 15th January 
then next ensuing ; that copies of their objections must at 


the same time be sent to the promoters, and that in for- 


warding to the Board of Trade such objections, the objectors 
or their agents should state that a copy of the same has been 
sent to the promoters or their agents. 

Notices to Frontayers—In view of the fact that front- 
agers are generally conceded a locus andi to oppose a tram- 
way undertaking, they are entitled to notice of an intended 
application to Parliament on the part of a tramway company. 
On or before the 15th of December immediately preceding 
the application for a provisional order, notice in writing 
must be given to the owners, lessees or reputed lessees, and 
occupiers of any street or road where, for a distance of 30 ft. 
or upwards, it is proposed that a less space than 9 ft. 6 in. 
shall intervene between the outside of the footpath on either 
side of the road and the nearest rail of the tramway. This 
rule applies. to premises on both sides of the road, and the 
notice must contain an intimation to each frontager to the 
effect that if he has any objection, the same must be made 
before January 1st to the assistant secretary of the Railway 
Department of the Board of Trade, and that a copy of his 
dissent must, be supplied to the promoters. i 

A few words may bere be said as to the locus standi of 
frontagers, As we have seen, those whose premises abut 
on the street in which the tramway is to be laid are usually 
allowed to be heard; but the term frontager ів not limited 
to such persons, Thus a locus standi was allowed to persons 
a8 frontagers whose premises were in a side street and 
separated from the line of route by a railway bridge.* So 
also the lessees of a market abutting on the side of the 


* Brentford and District Tramways Bill, Rickards and M., 8. 


proposed route ;* and the owners of a mews opening on to 
the road.t 

These cases do not imply that the various owners who are 
therein described as “ frontagers” are entitled to the notices 
to which allusion as been made.!“ 

Deposit of Documents.—The next matter to which the 
attention of the promoters should be directed is the deposit 
of necessary documents, There must be deposited on or 
before December 23rd, at the office of the Board of Trade— 

1. A memorial signed by the promoters, headed with a 
short title descriptive of the undertaking (corresponding 
with that at the head of the advertisement), addressed to the 
Board of Trade and praying for a provisional order. 

2. A printed draft of the provisional order as proposed 
by the promoters, with any schedule referred to therein. 

3. An estimate of the expense of the proposed works, if 
any, signed by the persons making the same. 

The promoters must also deposit a sufficient number of 
such printed copies at the office named in their behalf in 
the advertisement; such copies to be there furnished to all 
persons applying for them, at the price of not more than 1s. 
each. 

The plans above referred to must indicate the exact posi- 
tion of the proposed tramway in every street through which 
the same is to pass. The gradients are to be shown on 
sections supplied with the plans. 

List of Railwags, &c., Local Authorities, &c., and 
Frontagers Interfered with by the Promolers.— On or before 
December 23rd there must be deposited at the Board of 
Trade—(a) lists of railways, tramways and canals crossed or 
otherwise affected or interfered with; (b) lists of the local 
and road authorities and who are to be interfered with, and 
a copy of the notice served upon them; (c) copy of the 
street notice ; (4) a list of the frontagers aud a copy of the 
notice served upon them; (d) a description of the land (if 
any) which the promoters purpose to purchase for the con- 
struction of the tramway; (e) a list of every provisional 
order or Act of Parliament (if any) of the promoters ; and 
where the promoters are a company incorporated uuder the 
Companies Act, 1862, a printed copy of the memorandum 
of association, articles of association, and any registered 
special resolution of the company, and in the case of a com- 
pany incorporated in any other manner, a copy of every 
deed or instrument of settlement or incorporation ; (/) a fee 
of £35, by cheque, payable to ** an assistant secretary of the 
Board of Trade." (This fee will not necessarily be taken to 
cover the cost of inquiries in other matters arising out of 
the application. With respect to costs in such matters, 
security must be given from time to time as the Board of 
Trade may require.) 

Requirements of the Standing Orders with Regard to the 
Deposit of Plans, de. - Rule XIV. of the Board of Trude 
rules relating to applications for provisional orders require 


that the Standing Orders ” of both Houses of Parliament 


must be observed by the promoters, It is provided that 
whenever plans, sections, books of reference, or maps are 
deposited in tlie case of an application to any public depart- 
ment or County Council for a provisional order or certificate, 
duplicates of the said documents shall at the same time be 
deposited in the office of the Clerk of the Parliaments, 
provided that, with regard to such deposits as are so made at 
any public department, or with any County Council, after 
the prorogation of Parliament, and before the 30th day of 
November in any year, such duplicates shall be so deposited 
on or before the 30th day of November. 

Consideration of Application by the Board of Trade.— 
Sec. 7. On receipt of any application, the Board of Trade 
may, if they think fit, direct an inquiry in the district to 
which the same relates, or may otherwise inquire as to the 
propriety of proceeding upon such application, and they 
shall consider any objection thereto that may be lodged 
with them on or before such day, as they from time to time 
appoint, and must determine whether or not the promoters 
may proceed with the application. An inquiry, which is in 
the nature of an arbitration, is held by a referee specially 
appointed. It is held in accordance with the provisions of 
Sec. 63 of the Act of 1870. 
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Where it appears to the Board of Trade proper that the 
application shall be granted, with or without addition, modi- 
fication, restriction, or condition, they may settle and make 
a provisional order accordingly, subject to certain provisions 
and limitations which are contained in Secs. 8, 9 and 10 of 
the Act of 1870. 
A Other Rules to 
January an agent must be prepared to prove compliance 
with the provisions of the Act and the rales, and he must 
complete such proof on or before the 22nd of February; on 
or before the 8th of February any local or road authority 
desiring to have amendments inserted in the order must 
deliver same to agents for the promoters, and to the Board 
of Trade. | 

On or before the 22nd of February agente must deposit 
at the Board of "Trade the draft printed order, containing 10 
manuscript the amendments agreed upon, and showing, 88 
far as possible, the other amendments, 

After the 22nd of February no proposals for clauses, &c., 
will be entertained by the Board or Trade. 
ee Payment of Deposit.— When the order has been finally 
settled, and before it is delivered to the promoters, they are 
to pay the deposit, not to be less than £4 per cent. on the 
estimated cost, into the prescribed bank. 

Confirmation of the Order.—W hen the order has been 
made and before it is introduced into the Confirmation Bill, 
the necessary proofs of deposit and advertisement must be 
submitted to the Board of Trade. It is provided by Sec. 14 
that these must be forthcoming not later than L pril 25th. 
When every requirement has been observed and whe order 
. gettled and delivered to the promoters and duly pul»ished, 
the Board of Trade, as soon as can be after the expiration of 
seven days, must procure а Bill to be introduced in relation 


to any provisional orders 80 published not later than April У то aa 


25th in any year, for an Act to confirm the provisional 
order. Until such confirmation, with or without amend- 
ment, a provisional order has no operation. 

While any such Bill is pending, a petition may be pre- 
sented against the provisional order, and if so the Bill may 
be referred to a Select Committee, when the petitioner may 
be allowed to appear and oppose. The costs of and con- 
nected with the preparation and making of each provisional 
order are to be paid by the promoters. 


(To be continued.) 


—————— —— 


CORRESPONDENCE. 


Mechanical Engineers for Electric Generating Stations. 


I have been somewhat amused by the correspondence on 
the above subject, but fear that I am not able to follow the 
arguments. 

| was for some three years assistant engineer in the 
atations of one of the largest London supply companies, and 
I am notable to recognise the post of station superintendent. 
We had resident enginécrs and assistants, the latter each 
taking a shift, and as these shifts varied week by week so 
the duties varied ; that is, normally by day maintenance, and 
by night the load to look after, and there was no need of a 
superintendent, the assiatant on duty having to run the boiler 
house, engine room and switchboard as far as superintend- 
ence was concerned. Therefore, 1 fear I do not realise Mr. 
Vezey’s shift engineers, but neither do I realise the duties he 
says they ought to be able to perform. 

I think I can take indicator diagrams with the best, but 
i have never had to do so, and as far as I am aware, except 
on one occasion, no one ever did. Our reports told us all we 
had time to want to know, and if we saw the water or coal 
per. unit getting up we routed out the cause, but with a 
regular system of cverhaul 99 stations out of 100 never need 
Mr. Vezey’s tests, and the only time anyone tried taking 
consumption tests when. I was on duty they promptly made 
the stokers drop steam and got fired out of the boiler house ; 
it must be a quite Utopian station where a perfect system 
of steam trials can be regularly carried out without upsetting 
the general running of the station. КИИ 

I cannot help wondering what sort of station Mr. Vezey 
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has had his experience in, as 1 feel sure no co m bpany ld 
allow the profitless steam consumption necessitatedy regular 
steaming trials, and if it was under a municipality it only 
proves what has been said lately in the Press about the 
immorality of that sort of control, when it allows the rate- 
payers’ money to be wasted by people like Mr. Vezey, who could 
find out all they want to know by a proper system of weekly 
station reports, and yet, for their own amusement, take 
tests on machinery, under what are not actual running 
conditions, that ure, therefore, practically valueless. 

In conclusion, I may say that, as far as my experience 
goes—and at the present moment I am assistant to a consult- 
ing engineer with something like 30 supply stations under his 
control—the assistant station engineers run the stations, 
the residents, or managers, having more in other branches 
than they can manage, without attempting more than a 
general supervision. 

A. I. E. E. 


Mr. Vezey's last letter on this subject reminds me of the 
following story: —A gentleman was once travelling in Italy, 
and happening to glance out of his carriage window he saw 
a woman with red мом He thereupon promptly pulled out 
his diary and wrote therein : 
hair." | 

People like Mr. Vezey do an immense amount of harm by 
writing from narrow experiences. He informs the public 
that having had over 15 years of experience in practical, 
mechanical, and electrical engineering, and having held the 
post of station superintendent, any comment on his lack of 
experience is needless; but unfortunately for Mr. Vezey, he 
writes this truly amazing statement :—“ The shift engineer, 
by the way, is not allowed to handle the engines.” Lewis 

have added: And the engines are not ellowed 
to апе the shift engineer! One sentence contains ав 
much gense as the other. And this from a man of 15 
years experience! 

If Mr. Vezey be correct in his conclusions that the 
majority of shift engineers are quite incompetent and 
useless, the logical outcome would be that these gentlemen 
could be done away with in the majority of stations, and, 
oh! whata blessing that would prove to financial managers 
of certain owns. Here are three men whose added salary 
comes to, &y, £900 per annum. Dismiss them and thu: 
wipe out, ortranslate to the profit column that horrid figure 
which now »ppears in the deficit column! 

I have a certain respect for station superintendents (i 
they allow th« ghift engineers to handle the engines) anc 

also for statim fitters; but to read in cold type tha 
these men run the station (as if keeping the plant il 
repair is all tha; is required for running the station), i 
romance of the tasest sort. Mr. Vezey’s letter clearly indi 
cates that he ha been so occupied in keeping his shif 
engineers from hindling the engines that he has had n 
time to forma trie or honest opinion of the competenc 
s the majority of th.t hard-working and much-put-upon bod 
of men. 


“All Italian women have red 


A Shift Engineer. 


— cct ded 


J should like to giveyou an instance of the result of puttin 
- a mechanical engineer n charge of a station. They used i 
have two shift engineen—one electrical and one mechanic 
—at a certain large shtion. Then the post of electric 
shift engineer was abolshed, and the mechanical. engine 
was left in charge. Ontnight a high-tension fuse on а su 
station main blew. Of course, the other subs. could ha 
taken up the load of the sconnected station between the 
However, the mechanicalengineer shut down the who 
central station for a time -nd left the town in darkness. 


| F. R. C. R. 
London, N.W. 


— 


Electric Drills. 


I shall esteem it a favur if any of your corresponde: 
can give me informatic repoecting electrically-driven dr 
for working in hard shte-y Cay. 


РСЕ F, Н. Cooke 
Peterborough, October 3rd,1902. 
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The Wolverhampten Surface Contact System. 

We have been d by our аки the Lorain Steel 
Co., with regard to the statement which appeared in your 
issue of the 19th ult., under the heading Wolverhampton,” 
to the effect that the Lorain Steel Co. have admitted their 
liability for the loss of a horse belonging to Mr. Gibbons 
kiled on the tramlines in Piper's Row soon after their 
0 А 
PT he statement referred to is untrue, as our clients have 
made no such admission, but on the contrary, have always 
disputed their liability on the ground that the horse was not 
killed by electric shock as was alleged. Our clients had 
ample evidence to have proved their contention, but in order 
to avoid expensive litigation, an arrangement was come to 
under which our clients paid to Mr. Gibbons less than half 
his claim on the distinct understanding that their liability 
was by such payment in no way admitted, 

Inasmuch as the inaccurate statement complained of is 
calculated to damage our clients, we have to request that 
you willin your next issue publish a correction so as to 
accord with the real facts which we have in this letter made 
known to you. 


Bush Lane House, Е.С, 
October 2nd, 1902. 


A. J. Greenop & Co. 


An Interesting Letter from Kumassl. 


Herewith we enclose copy of a letter which we have 
recently received from his Excellency the Chief of Inkawie, 
which you may think of sufficient interest for insertion in 
your columns. After reading this, who can say that elec- 
tricity is not becoming known in the uttermost parts of the 
earth? It is, at any rate, pleasing to see that our name has 
reached even the raw savage. | 


Verltys, Ltd., 
W. B. SHRIMPTON, 
Eeport Department, 
Seplember 301%, 1902. 


Wrr THE CHIEF OP Inkawin’s COMPLIMENT TO VERITYS, LTD. 
Kumasei, August 22nd, 1902. 
Sirs,—It was in my mind to oblige you with the favour of my 
early reply in answer to your advertisement of late when it was 
handed with the thorough understanding to its contents. But the 
failure ie from his Excellency the Chief of Inkawie's having made 
me to accompany one Capt. A—— to one of his landsOdumaai for the 
purpose of in ing its boundary, as it seemed to be usurped by 
one Kwakye Inketia, the chief of Nkwanta: and upon a search 
being instituted, it was discovered that the judgment depends 
upon the returning of Capt. B——, who left the Gold 
Coast lately for Europe for the purpose of attending 
the assembly of his Majesty's coronation. As we hear. 
We have, therefore, returned from the bush again to 
Kumasi, and there have I taken the liberty of answering to your 
favour, I learned from yours that you have the pleasure of 
instructing me for the dispatch of catalogue; but sorry I have for 
some time expected to embrace its arrival with constantly attending 
the post office, and in all such struggles it cannot come. I cannot 
by that know what you have in store as to confirm the friendship 
by orders. This especially what I have expected to hand from you 
before reply tbe letter as I thought to do so at the same time with 
making orders of what I shall consider marketable in the said 
catalogue. I want to know with the Chief of Inkawie if you will like 
in Kumassi, as there will no longer be a place for the prosperity of 
merchants that we have a store built, and ask you to furnish us 
With goods to be stored and sell. Upon this do we wish to obtain 
a complete catalogue from you for ocular view. If the peace in 
Kumasei existed long, you.will see what amount of interest you will 
obtain from the hand we are applying to the place. “Will you 
like concession afterwards?” Reply same. 
The favour of your reply will oblige. 
Faithfully yours, 
(Signed) CHARLES E. Отоо, 
Chief Correspondent to his Excellency 
the Chief of Inkawie. 


“Sample of photo. camera required.” 


Bell Punches at Halifax. 


In your issue of September 12th, 1902, I notice that bell 
punches have been given three months’ trial, and that the 
manager found four advantages for and 22 against. 

_ labouldlike to ask if these bell punches, which are used 
in Leadon, Dublin, Bristol, and by the British Electrio 


w 
Traction Co. on all, their: tramways, are to be put on oue 
side merely; because it is/a patent, that does not work in a 
proper manner. I have had 1 2 years on tramways, and find 
the bell punch the best andj safest, and not likely to register 
cash when none is taken. ; I, for one, as a ratepayer, think it 
is time that our tramways were under better control, and the 


sooner the better for us ratepayers. 
Oue Who Knows. 


A Question of Trade Etiquette. 


I am requested by the Northern Section ofithe National 
Electrical Contractors’ Association to write you with 
reference to the letters which have appeared on the above 
subject. 

It is not clear if the contractors, whom your correspondents 
mention, had to take the responsibility of connecting up and 
starting the apparatus, but we gather from the letters that 
such was the case, and we consider that, in such case, the 
contractor was fully entitled to a discount for his trouble and 
responsibility in fixing and connecting up the motors. 

Your editorial comment apparently һе” (the contractor) 
“must have mistaken fans for fittings,” is not clear to us. 


What is the reference ? 
William Cross, Hon. Se. - 
Newcastle, October 7th, 1902. 


[ We understand that electrical contractors object to direct 
dealings bet ween manufacturers and purchasers who аге not 
in the trade, and claim the sole right to supply “ fittings.” 
Hence we presume that if such are supplied to clients whose 
premises they are wiring, they cluim a percentaye from the 
agent or manufacturer who supplies the fittings, A fan can 
hardly be regarded as a fitting—hence our comment.— 
Eps. ELEC. Hv. | 


Humming in Pipes. 
The humming might be due to the dy not generat- 
ing a perfectly steady current, and also to mains being 


run in 8e steel conduits. 

The current flowing along each main running through 
the two steel tubes would maugnetise the steel tubes. Any 
variation in the current would alter the magnetisation of 
the tubes. | 

Owing to the commutator segmenta not being sufliciently 
numerous or else the brushes sparking, the current generated 
might have a rapid regular variation, This would cause a 
regular variation in the magnetisation of the steel tubes, and 
if sufficiently rapid might cause a hum. 

If the two mains were run close together in one conduit, 
the current in the two mains would neutralise one another, 
and thus stop the hum. 

The dynamo also might be looked to. 

There would be no hum when running from battery 
direct, as in this case the current is perfectly steady. 

H. B. P. 


ORGANISATION OF{AN INDUSTRIAL UNIT. 


WirHouT decent organisation, an industry cannot well prosper. 
Mr. Mullin, who writes on the subject in Casster’s Mayazine, raises 
several points which are worthy of attention by men who are at the 
head of industrial concerns. 

He compares our organised business to a chain of many unequal 
links, which does not Це straight between its two ends, so that a 
pull at either end, or on any one link, is not tranamitted freely to 
all the other links. Do we not all know organisations where the 
expressed intention of the guiding mind travels only part way to 
those intended to receive it? Some individual link of the chain 
receives à pull from above, or from below, and fails to transmit, 
because it suits him not to do so, though he may be perfectly clear 
that he should do so in the general interest. Energy is dissipated 
at bends and at slack pointe. A hi well-balanced organise- 
tion should resemble a taut chain, so that any pull on any point of 
the chain will slightly distort the whole curve. May we not say 
that the chain should bang in a curve, and thus contain within itself 
the power ot resuming its carve of stability as soon as the disturb- 
ing pull has ceased? 7 | e , 

Self-aoquired experience is more easy to utilise experi- 
ence acquired. by other minds Thus it is, says the author , that a 
mind in charge of, say, а locomotive works, and tzained in the boiler 
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department will tend to favour the boiler department, whereas & 
machine shop mind would lay stress on other parte. Heads of com- 
mercial undertakings need to guard themselves against this mental 
attitude. Non-technical minds will always tend to disparage the 
technical department. A familiar example amongst engineers is 
the North-Western Railway, of which it was once customary to say 
that it was better to enter the traffic department than the engineer- 
ing, whereas on certain other lines the engineering department is 
found better. 

When such predilections once obtain, they tend to accentuate the 
difficulty, and a neglected and despised department becomes a weak 
link in the chain. To this day evidence of this may be guessed 
from the abnormal and extravagant use of double-headers on the 
North-Western line, without any apparent benefit to speed or 
punctuality of running. 

In & manufacturing establishment there is usually some weak 
link. Perhaps the bead of some department is not successful in 
securing good appliances. 1t may be his own fault; it may be the 
fault of the general manager, who does not like the man. In either 
case the department suffers, and sometimes—nay, usually—the 
whole output of a works hangs back for the fault of this one depart- 
ment. Some works can sell more than they can make; others 
cannot sell their products. There is want of balance all round. 
The author's remarks on standardisation are good. . Standardisation 
carried too far means death to progress. Do not standardise whole 
objecta, but only parte. 
| tandardisation, as we all know, isa great help towards selling 

a standard article, or one made of more or less heterogeneous 
Standard parts, is cheap to make, quick to deliver, and will often 
secure an order. Business men who sre the first to blame 


engineers for lack of foresight, will put off the purchase of goods 
till the last minute, the want of which was plainly foreseen. As 
such goods cannot be made at once, the tendency is to order from 
Take the case of the Egyptian locomotives 


the earliest promiser. 


might die of sheer absorption in work, for he would forget to keep 
his blood circulating. Bo in an industrial concern a great part of 
the guidance should be automatic. A new undertaking usually 
suoceeds by the all-round knowledge of the founder, who has every- 
thing in his ken, and keeps his health until business is established. 
In time the business becomes automatic and runs easily. Later it 
fails because ite links have deteriorated and the chain has alackened. 
In large undertakings such as railoads in this country, the whole 
business is a rank failure. 

The directors are not usually men of special knowledge in rail- 
road work, and in the working staff all promotion goes by mere 
seniority, and an outsider never gets employment. Hence systems 
and knowledge of details and ideas of methods are merely trans- 
missions from the year 1829 or thereabouts of the thought and 
method of seniors to juniors. While good practice has been trans- 
mitted, so also has bad practice, and few railway men are original 
in ideas. If original they are too often . If original and 
right they are disliked. Railroad officialism becomes as narrow and 
hide-bound as Governmental officialiam. It is only where a reason- 
able influx of new blood is allowed that great undertakings are 
really successful through long years. Men who obtain positions by 
a sort of apostolic succession and retain them by mere inert good 
behaviour, are not usually of the sort to attempt anything outside 
the common rut. 


COPPER DEPOSITING PLANT. 


A LARGB copper depositing plant has lately been erected at the 
British Luxfer Prism Syndicate’s works, 16, Hill Street, Finsbury, 
for the purpose of forming the reflectors, or rather refractors, 


COPPER DEPOSITING PLANT AT FixSBURY. 


obtained from America at short notice. They proved to be dear at 
a gift as compared with the Belgian engines, and these in turn were 
found to cost much more than the initially more-costly British 
engines. But е American engines were in a sense bought off the 
shelf, owing to having been made standard. 

Now, there is always a tendency when cheapening production to 
carry economy into the materials and finish. English manu- 
facturers who have been prevented from standardising by too 
severe and even foolish epecifications, have, perhaps, gone too far 
in mere finish. Americans have gone too far in cheapness, and 
though they have snapped up orders on cheapness and delivery, 
have gained a bad name for poor work, and are likely to suffer in 
the future. As our author shows of one American works, there are 
во many standard details that a whole new locomotive is easily 
made up of these heterogeneous parts. Does not this account in 
some measure for the uncouth ugliness of the American locomotive? 
Other American productions do not appear so ugly, nor do such 
locomotives as are made entirely afresh, or largely so. 

Standardisation is, after all, but a link in the whole chain, and 
no one link ought to be made too important. Take shop costs for 
example. Too developed a shop-cost system may entail, after a 
certain point, an expense greater than the loss entailed by a less 
perfect system. This is especially the case when the workmen 
themselves are made to do too much book-keeping. In all under- 
takings which we may copy from Nature and make our best institu- 
tions most highly organised, we must not forget the briin of the 
highest natural product: 
matic and keeps the heart at work, causes the lungs to breathe, and 
keeps the balance of the body in walking; the other brain works 
to order. If it were not for the automaticity of the brain a man 


Man's brain is double: one part is auto- 


manufactured by them. These reflectors are made by mounting a 
series of prisms in light frames made of metal strip, and on the 
edges of these strips copper is deposited to form a beading which 
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LuxrFEBR Prism REFLECTOBS. 


naturally adapta iteelf to the shape of the edges of the glass prisms, 
and holds them rigidly in place. The complete re ris shown, 
in one of the accompanying figures, and is becoming a familiar, 
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object in streeta, where additional light is diverted by it to useful 
effect in offices and basements. 

The depositing plant consiste of two of: Messrs. Ernest Scott and 
Mountain’s multipolar dynamos, each capable of giving 1,000 
amperes at from 2j to 5 volts; these dynamos replaced five 
American machines which were trying to do the work previously. 
The switchboard is a large but simple arrangement, illustrated on the 
opposite page; by means of the large flexible cables and plugs, 
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LoxrRR Prism REFLECTOR. 


either of the six depositing tanks can be supplied with current from 
either dynamo, any tank can be connected in series with any other, 
and any number of tanks can be put in series, or, in fact, in any 
combination of series and parallel, and the voltage at the ewitch- 
board adjusted by the shunt rheostats accordingly. 

The tanks are 24 ft. long by 4 ft. 6 in. wide, and about 6 ft. 
deep, and the work is suspended in them with copper strip, hung 
from the longitudinal conducting bars, which are of steel, cased 
with copper. Each tank when full of work uses a current of about 
1,000 amperes. mE | 

The current is carried from the switchboard to the tanks by bar 
copper strip on insulators and wall brackets. | 

The dynamos are driven either by a gas engine through shafting, 
| ш of 25 н.р. taking tbe supply company's current at 

volta. 

The company also manufacture by the tame process screens and 
partitions in ornamental, coloured or plain glass in very large 
variety, one of which is illustrated on p. 614. When com- 
poted of sections not exceeding 4 in. square, and not less than 1 in. 
thick, these screens are passed as fireproof by the L.C.C., the settin 
being so secure, tbat however much the glass ig cracked by fire an 
water, it does not drop out of the frames. 

It is noteworthy that in the case described, an electrolytic process 
is employed for the actual production of manufactured articles, as 
distinct from its usual office of coating one metal with another for 
decorative or protective purposes, as in electro-plating and 
galvanising, or. the production of chemical compounds such as 
bleaching soda and raw metals, such as aluminium, electrolytic 
copper, &c. 
The whole of the electrical work has been carried out by Messrs. 
& Duncan, London representatives of Messrs. Ernest Scott 
má Mountain, Limited, Newcastle-on-Tyne. 
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CALCIUM CARBIDE PATENTS IN EUROPE 
AND AMERICA. 


It has been authoritatively announced that the Geschäftsstelle 
vereinigter Carbidfabriken, of Nürnberg, is about to essay the over- 
throw of Willson's American patente for the manufacture of calcium 
carbide, in order that Continental carbide may be exported from 
Germany to the States. In view of the involved but interesting 
history of carbide patents and litigation in Great Britain, France, 
y and America, a chronological table of the most important 
events may, perhaps, serve to elucidate the following comments on 
the existing state of affairs:— ` 
ын 17th, 1890.—Application for Willson’s English patent 9,363, 


oe 3rd, 1891.—Application for Willson's English patent 4,757, 

Angust 9th, 1892.—A pplication for Willson's U.S. patent 492,977. 

Mant r^ 1892. Application for Willson's English patents 
11701,1892. 

saber 12th, 1892,—Moissan's first paper read to the French 


February 21st, 1893.—Isaue of Willson’s U. S. patent 492,377. 

February 9th, 1894.—Application for Bullier's French patent. 
лы 20th, 1894.—Application for Bullier’s German patent 

,168. 

February 28th, 1894.—Application for Willson's second U.S. 
patent. | Ж 

March 5th, 1894.—Moissan's second paper read to the French 
Academy. ; 

July, 1894.—Grant of Bullier's German patent. 

August 27th, 1894.— Application for Willson's English patent 
16,342, 1894. 

September 1st, 1894.—A pplication for Willson's English patent 
16,705, 1894. | 
а Ат 16th, 1895.—Application for Willson's U.B. patent 

,137. 

March 4th, 1895.— Application for Willson's U.S. patent 541,138. 

Р June 18th, 1895.—1ssue of Willson's U.S. patents 541,137 and 
41,138. 

June 26th, 1896.—Application refused to antedate English 
patent 16,705, 1894, to February 28th. 

June 16th, 1898.—Bullier’s German patent annulled. 

From this list we have omitted all Bullier's British patente, 
because the Bullier (i e., Moissan) and the Willson processes are 
identical, both referring to the use of the arc in contradistinction to 
the resistance furnace; and, moreover, because they are later in 
date than those held by Willson, who therefore had priority over 
the Frenchman. 

Now, it will be seen that Bullier's German ent was finally 
annulled by the Courts in 1898 on the grounds of anticipation 
and lack of patentability. The corresponding French patent, how- 
ever, has been upheld in two actions, in so far that it has enabled 
a claim for infringement to be gained; but at the present we under- 
stand another reputed infringer is proposing to test the validity of 
the grant as plaintiff instead of defendant. On January 30th last 
an action was brought in the English Courts by the Acetylene 
Illuminating Co. against the United Alkali Co., which raised two 
issues :— (1) The validity of the English Willson patents; (2) the 
question whether the defendants were infringing them if sound. 
During the trial all Willson's раси were abandoned at the bar 
except No. 16,705 of 1894; and this was declared invalid by Mr. 
Justice Buckley on February 3rd. Formal notice has already been 
given by the plaintiffs of an appeal, and, tberefore, the matter ie 
still unsettled; nevertheless, without venturing to prejudge the 
case, we may question whether the decision will not be confirmed. 

The defendants in that action produced evidence to show that 
they made carbide in resistance or incandescent furnaces, and did 
not use the arc at all. This point being admitted by the judge, they 
could ibave gained their cause on that count alone. But apart from 
this, Mr. Justice Buckley was clearly of opinion that English patent 
16,705 contained nothing novel; Moissan had previously described 
crystalline calcium carbide, and had explained how to make it. The 
arc furnace was the Siemens furnace, and it was not used in a new 
way. Unless the promised appeal should succeed, therefore, the 
manufacture of calcium carbide is free in this country, for Bullier’s 
untried English patents are all dated, as we have already said, later 
than that of Willson, and were not brought оюп before the 
Court. It would appear as if some misunderstanding must have 
arisen between Willson and bis English agent over this patent 
16,705, 1894, since an attempt was made in 1896 to obtain a special 
Act of Parliament to have it antedated to February 28th, 
1894, which was tbe date of the corresponding application 
in the United States. This attempt, however, was unsuc- 
cessful, as the claim was not lodged within the statutory 

eriod, and accordingly tbe English date of September Ist stood. 
Bullier appeared by counsel against the granting of the Act, and 
claimed to be the first discoverer of tbe process referred to in the 
preamble of the Bill; but bow he justified this amazing statement 
is not very obvious. Had this error not been committed, and had 
the contested patent dated from February 28th, 1894, the result of 
the trial might have been less easy to predict tban it was, because 
a reference to our table will show that in that case Willson's appli- 
cation would have had priority over Moissan’s second paper read 
before the French Academy of Sciences, a paper which contains so 
much exact information about the preparation and properties of 
carbide, that it alone might have sufficed to upset English patent 
16,705, 1894. І 

On turning to the position of affairs in the United States, we find 
on our list that Willson holds three patents for the manufacture of 
calcium carbide. Of these, No. 541,138 is only the specification 
claiming the material which bas been made according to the process 
described in No. 541,137, and the latter covers a method of winning 
calcium carbide in an aic furnace (only) by an alternating current 
(only) No. 492,377 dercribes a “process of decomposing (deoxi- 
dising) refractory metallic ccmpounds which consiste in subjecting 
the compound, while commingled with sub-divided carbon in svffi- 
cient proportions to prevent formation of a bath of fused compound, 
to the sustained heat of an electric are.. The essential 
feature accordingly bere is the excess of «arbcn and the nor-fluid 
bath— conditions which do not represent tke manufacture of calcium 
carbide as carried on to-day. It is very doubtfu!, therefore, whether 
this specification is of much legal value, although it actually claims 
the substance calcium carbide as a material which decomposes 
water and oxidizes in the sir. There can be no dispute that 
Willson conld and did make carbide at and before the time of his 
application for this patent; inasmuch as the date of May 4th, 1697, 
has been placed on ке, = е ant occasion when carbide was 

—it fetched s price 2 7 
е the 5 in the ки a ound one, the patent would give 
Willson s clear priority over everybody, for it antedates even 
Moissan's first paper to the French Aocacemy. Neverthe esa (we 
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fancy U.S. patent 541,137, with its partner 541, 138, is Willson's 
only hope in the American Courts, for the application he made in 
the States on February 28th, 1894, cannot be traced any further, 
although from remarks made during the English trial before Mr. 
Justice Buckley, it must be more or less identical with the English 
patent which has not survived attack on this side. At that time he 
believed only in the alternating current, for he says: By this 
process the yield of carbide per E. H. p. is almost doubled over a pro- 
cess of using a direct current." Again: “The action of the alter- 
nating current is likewise essentially different from that of a direct 
current, producing a series of explosions, the effect of which seems 
to be to feed the pulverised material into tbe arc." Once more: 
“It has been generally understood that the production of calcium 
carbide was due to an electrolytic action, and not due to a smelting 
action. I have demonstrated that the action is purely a smelting 
action under the conditions here described.” 

Hence it seeme to follow that the Union Carbide Co., whose head- 
quarters are at New York and Chicago, and who control the whole 
of the carbide factories in that country, can have no power to stop 
the manufacture of calcium carbide by a direct current process; 
and since direct and alternating current carbides are alike in their 
chemical and physical properties, the company cannot identify 
any particular parcel on the market as having been made by an 
infringing process. Hence, too, while the company may possess 
rights to see that no competitors employ a direct current in 
their carbide furnaces, they can do nothing with any description 
of carbide when once it is made; for alternating current carbide, 
as a specific material, is not capable of being patented in 
the United States according to the laws obtainiog there. There- 
fore, we imagine, the Europeans can safely import into the 
States, so far as legal restrictions go; but as the price of 
carbide in America is approximately £16 per long ton, while 
large quantities are being quoted at Hamburg at about £15, there 
does not appear much margin to allow for shipment and any import 
duties that may be imposed. Of course the European syndicate 
may be able to sell profitably much below £15, as we suspect they 


are trying in their own countries to make good some of the loss the 


factories have sustained through mad over-production in the last 
two or three yeara before the existing combination controlled the 
output. If, however, this is true, it seems rather a pity that they 
raised the European price so suddenly and enormously; because 
certain it is that they have disgusted many regular consumers of 
acetylene in rural districts, who have returned temporarily or 
permanently to the use of other artificial illuminants. 


THE OLD AND THE NEW ELECTRICAL 
THEORY. 


By ALEX. P. TROTTER. 


(Continued from page 577.) 


ENERGY. 


Having asserted not only that there is no such thing as 
electricity, but that the very idea is useless and misleading, 
and having stated that an electric current is not the flow of 
a fiuid, and that while electrical phenomena may be due to 
displacements of the ether, the theory is not advanced 
enough for us to dezcribe the directions in which such 
displacements exist, let us make a fresh start from another 
point of view. In ordinary telegraphy or in wireless tele- 
graphy there is a transmissson of energy. For practical 
purposes, energy is of two kinds, potential and kinetic. A 
pendulum at the end of its swing is an example of a body 
having a store of potential energy. It may be hung up in 
that position, and after any interval it may be released. The 
energy which it possesses is due to the position of the 
pendulum with respect to its position of equilibrium. At the 
bottom of its swing the energy is all kinetic ; this energy is 
due to its motion. At апу intermediate position the energy 
is partly potential and partly kinetic. The tendency of 
modern physics is to suggest that all energy will ultimately 
be found to be kinetic. In any case, energy has not 
objective existence as a material thing, for it depends upon 
relative position or relative motion of bodies. А “thing” 


has been defined as “‘isness,” and matter as “isness possessed 


of somewhatness.” Energy doubtless “is,” but it is not 
possessed of “ somewhatness.”’ 

The definitions of energy are all unsatisfactory ; the most 
common one is that energy is the capacity for doing work. 
Work can be clearly defined ; and force, one of the factors of 
work, though not во easily defined in an absolute manner, 
acquires a satisfactory definition from its relation to work ; 


there is ao temptation to regard either work or force as 


things, and the thinginess of energy, as Oliver Heaviside 
it, seems to be suggested by its conservation or indest: 
bility.* Force is measured by engineers, and for many 
poses by physicists also, as the weight or heaviness 
many pounds or grammes. Work is measured as the r: 
of weight through a distance, or a force acting over 
tance, in foot-pounds or gramme-metres. Energy, 
capacity For doing work, is measured in the same т 
Power is the rate of doing work ; 1 horse-power is defi: 
33,000 foot-pounds of work done in one minute. The 
trical measurement of these quantities is equally definite 
the electrical mode of measuring them is far more acc 
than the mechanical. In the unfortunate language 
old electrical theory, energy is the product of a quant 
electricity and of an electromotive force. And, of co 
writes Oliver Heaviside, ** neither of the factors c: 
energy. That is, electricity cannot be energy as he 
But concerning the often-asked question * what is 
tricity ?' I can attach but little importance to the a 
itself. But the question ‘what is the mechanism of 
trical phenomena ?' is quite another thing. . . . It i 
then be found desirable to completely alter the nomenc 
of electrical theory, and instead of the present functic 
employ others to which a plain dynamical meaning c 
assigned. Of course, the present established relations 
remain true, but for them might be substituted equi: 
relations in terms of better understood «quantities. 

* Now, in Maxwell's theory there is the potential 
of the displacement produced in the dielectric parts | 
electric force, and there is the kinetic or magnetic ene 
the magnetic induction due to the magnetic force in al 
of the field. including the conducting parts. They ar 
posed to be get, up by the currents in the wire. Wer 
this; the current in the wire is set up by the energy 
mitted through the medium around it. The sum 
electric and magnetic energies is the energy of the c 
machinery which is transmitting energy from the batt 
the wire... . A line of energy-flowt is perpendici 
the electric and magnetic force, and is a line of pressu 

o. . Energy is poured out of the battery sidera, 
the dielectric at a steady rate. The lines of energ 
terminate in the conductor. The amount of energy ei 
a given length of the conductor is the same whereve 
length may be situated. The lines of energy-flow а 
intersections of the electric and the magnetic equipo 
surfaces, . . . . In passing from the battery to th 
through the dielectric the energy-flow is continuot 
state being steady (or the ether machinery being fi 
less); but directly it reaches the conducting matter 
wire, dissipation commences and the flow begins to: 
strength, and on reaching the axis has fallen to nothi 

* But in the battery there is a very remarkable 
taking place, namely, the loss of chemical energy at 8 
rate and in the system generally, a still more rem 
thing, an exactly equivalent gain of heat. . . . . II 
it get there? The natural answer is, Through th 
But to get to the further parts of the wire it à 
through the nearer, hence there must be what we call an 
flow, which, in the wire, at a given place, would be ¢ 
of transfer of energy through a cross-section there. 
which way is the energy-flow directed ? It wot 
only fair to let it go both ways equally from the 
Let it be so at first. Then there is an energy-flow 
the wire equal to one-half of the loss of heat. It 
strength regularly up to the middle of the wire, w 
zero. Similarly the other energy-flow goes thr 
earth to the remote end of the wire almost unaj 
strength, and is then directed to the middle of 
where its strength also falls to nothing." 

“This seems absurd. Then let the energy be 
one way only, say, with the positive current. If 
tive pole of the battery is to line, we have an ener 
in one direction all round the circuit and back t 
earth. If maximum strength is at the battery, 
nearly nothing at the distant end. . There is 


Electrical Papers," O. Heavieide, Vol. ii., pp. 92, 
+ In this passage for “ energy-current," “ energy-flow 


substituted. 
+ In the original, “ diesipativity " for '' loss of heat.” 
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Electrical Wares Exported, 


at anything definite, except that the energy current must 
vary very widely, though regularly, in strength, whilst 
there is nothing to fix which way it is directed, or where 
the maximum strength is. . . . Had we not better give up 
the idea that energy is transmitted through the wire 
altogether? . . . . The transmission takes place entirely 
through the dielectric, What, then, is the wire? It is the 
sink into which the energy is poured from the dielectric and 
there wasted. . . . 

“Since in starting a current the energy reaches the wire 
from the medium without, it may be expected that the 
electric current in the wire is first set up in the outer part, 
and takes time to penetrate to the middle." This is pre- 
cisely what happens in the case of alternate currents, and in 
practice it is found economical to employ hollow con- 
ductors for large alternating currents, since they would not 
penetrate to the middle of a large solid conductor. 


CONDUCTORS. 


The theory that energy travels through the dielectric, 
that is, through the air, in the ordinary cases of telegraphy 
and electric lighting, or through the gutta-percha in the case 
of a submarine cable, has been received with ridicule and 
positive incredulity, so firmly has the idea of a flow of some- 
thing along the wire, become established. It has been 
asked ironically, whether the energy of a steam engine 
employed to drive a threshing machine travels through the 
air and ло/ through the belt. The air has not got much to 
do with it, but how would the energy be transmitted if it 
were not for the reaction of the ground on which both engine 
and machine stand? As a matter of fact, this reaction, 
which is a transmission of force, one of the factors of energy, 
is essential. If both were floating in space, free from such 
constraint, the engine would tend to revolve round the 
machine, and certainly no useful driving would be done. 

The real use of the wire in telegraphy or electric light- 
ing, is to guide or direct the energy from the source to the 
sink. The word “conductor” may be honoured as perhaps 
the only one among ordinary electrical terms that is justified 
by its literal meaniog. Electricity professes to name a 
thing which is no thing; current suggests that something 
flows, а suggestion wholly unwarranted by the facts ; electro- 
motive force is neither electro-motive nor is it force. 

The way in which a wire guides the energy will not be 
clearly explained until the nature of the displacements of the 
ether have been discovered. When the waves of the sea 
move towards an embankment which is almost at right 
angles to the direction of their motion, and break against it, 
the breaker which is the evidence of an expenditure of 
energy, travels along the embankment, and is guided by it. 
The embankment itself is heated, though to an impercep- 
tible extent, by this expenditure of energy. The wall of a 
whispering gallery guides and concentrates sound which 
really travels through the air. These analogies are very 
crude, and must not be pressed. | 


(To be continued.) 


BUSINESS NOTES. 


The Urban District Council of Teddington v. the 
London United Tramways (1901), Ltd.—In the Vacation Court 
on Wednesday last week, before Mr. Justice Jelf, the plaintiffa in 

i$ action sought to restrain the defendants from constructing 
electric tramlines at Teddington in such a manner as to alter the 
level of the road. On the application of counsel the motion was 
directed to stand over for consideration of the learned Judge in 
chambers, 

This case was again before Mr. Justico Jelf on Thursday last 
Week, the object of the motion being to restrain the defendants 
wa Proceeding with the construction of their tramlines at 
Teddington, on the ground that the effect of the proposed works 
would be to alter the level of the road. His Lordship, after some 
argument, declined to make any order on the motion, except that 
costs be costs in the action, but without prejudice to any further 
Application, 


II. б, Stewart v. The Special Telephone Directories, 
Ltd.—In the Vacation Court on Wednesday last week, Mr. Justice 
Jelf appointed the plaintiff, a director of the company, receiver and 
апарат of the property and assets of the defendant company on 
behalf of the debenture holders. 


WEEK ENDING Ост. 8TH, 1901. 


elaide  .. = .. Value £299 
E Teleg. wire .. . . 2Y 
Alexandria .. ae T . . 1,280 
Amsterdam 92 ө» ee 
Bangkok  .. T - 55 84 
Bombay, 'Tclez.wiro .. te 32 
Brisbane. Teleg. poles & fittings 1,544 
Buenos Ayres - x 2 62 
Calcutta  .. Et © oe 364 
i Teleg. wire .. .. 336 
Cape Town. 69 


Teleg. sundries ү! 1,194 
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WEEE ENDING Ост. 77H, 1902. 
Adelaide .. Value £122 
Alexandria ee ao ee . в 650 
Auckland . РЕ "is - 96 
Beira. "eleg. mat. ee . . 109 


Bergen. Teleg. cable .. . 968 
Bombay  .. Ба ; s 1 
Calcutta - zx - 07 
5 Teleg.wire .. ©» GR 
Cape Town .. s m eo НОВ 
[T] Teleg. cable ee 3,039 
Christiania. Teleg. wire 2 


Colombo ee ee 213 


97 oe oe 
Colombo "ott бе 19 | Copenhagen. Teleg. wire . 120 
» Teleg, mat. .. .. 960 Durban d m © e 359 
Copenhagen aa si .. 4960 Fast London a $a . Tal 
" Teleg. wire . 158 Flushing О, = bs m 
Delagoa Bay vs es „ 1982 Hamburg. Teleg. mat... .. 800 
Durban 85 25 n ee 22 Hong Kong .. 2 sa s 41 
Gibraltar . as S4 s 44 Lisbon Si "m 8 .. 100 
Gisborne i4 я E "Y 961 Melbourne . oe 8 8 oe 2 
Halifax, Teleg. mat. 600 | Odessa, Telcg. apparatus 35 
Hamburg. Teleph. apparatus 120 Penang. Telex. cable «« 242 
Hong Kong. 9 | Perth., $000 ,, 9». ‚,‚ ^ d) 
Madras "T "T ss we. l2 Rio de Janeiro . bs ё 28 
Malta NA id ES NE 17 | San Francisco. Teleg. cable 360,000 
Melbourne ..  .. 1,0% | Shanghai... e 176 
Rio Janeiro. Teleg. mat. РЕ 05 | Singapore ., es kx э 61 
St. Petersburg .. ^ 0 266 Svdney js s ud ee 219 
Shanghai " 2 v 42 Wellington. © e a 73 
” Teleg. mat. ,. oe 230 
Singapore .. . 104 | 


Stockholm, Teleg. mat. „ lW. 
5 Teleph. cable „ 1281 
Sydney © б vx 


. 9 о 409 
Tenerife. . 25 | 
Townsville. Teleg. mat. .. 1,120 
Wellington ss 4 # | 


Zanzibar ee ae ee ee 98 | 


Total E. UU, RNA 


Total sci £12,084 


Foreign Goods Transhipped, 


Perth. Elec. machinery value £93 | Colombo., Elec, light mat. Value £16 
St. John, N.H. Elec. machinery 90 ; Durban. Flee. goods es 30 
| Gothenburg. Elec. apparatus 41 

, Sydney. ес. goods .. ee 60 

Elec. lamps. Fs 65 


Wellington. Elec. goods 43 


Total . £183 | Total . 4250 


[ — — 


Pocket Electric Lamp. —A very compact and neat 
little portable lamp, combined with a dry cell, has been introduced 
by Messrs. Е. Darton & Co., of 142, St. John Street, Clerkenwell. One 
form of the lamp is shown in the accompanying figure ; it is small 
enough to go into the vest pockct, and gives quite a bright light. 


Of course it is not intended that such a lamp should be used for 
more than a few seconds at a time, and it would b» unreasonable to 
keep it on for long periods without proportionately long intervala 
of rest; but for use at night, to consult one's watch, or, perhaps, to 
tind the keyhole of the street door, it is quite suitable. The details 
are remarkably simple. 


Electrical Machinery for India.— Last week an 
interesting test was carried out at the works of Messrs. Belliss and 
Morcom, Ltd., engineers, Birmingham, in their electrical machinery 
department, of a Crompton-Belliss 750 kw. combined steam dynamo 
for power and lighting. The set is one of two of this size which 
will be installed at the new works of the Calcutta Electricity 
Supply Corporation, Ltd., for which company three 250.kw. 
similar sets have been recently despatched for power purposes. 
The engines in all instances are of Messrs. Belliss & Morcom's 
patent, self-lubricating, quick-revolution, triple-expansion design, 
having only three cylinders, viz, high, iutermediate and low 
pressure, thus ensuring the simplest possible design of engine, and 
the best forthe purpose intended. The firm's automatic system of 
force i lubrication is employed to all the bearings at a pressure of 
10 tu x» lbs. per square inch, by means of valveless pumps driven 
off the engine crankshaft, and arranged in an oil-well in the crank- 
chamber. The set runs at 230 revolutions per minute with a 
steam pressure at the engine of 160 lbs. per square inch, and is 
arranged to run non-coadensing at present. The dynamos are of 
Messrs. Crompton's well-known multipolar type, fitted with slotted 
drum-wound armatures 7 ft. in diameter. The magnets are com- 
pound wound, the outside diameter of the yokes being approsi- 
mately 12 ft. The commutatora are fitted with carbon brushes, and 
all bearings are self-oiling. The weight of the armature alone i~ 
13 tons. The plant, although primarily designed for RUM 
purposes, embodies all the essential qualities for traction work, vis 
will, therefore, be equally suitable in that capacity if necessary at a 


future date. 
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Novel Glow Lamp Photometer.—W hilst it is easy to 
measure the current taken by an incandescent lamp, the determina- 
tion of the candle-power is a very different matter. 
without the use of elaborate standards, and a specially fitted-up 
photometer room, it has, up to the present, been deemed an 
impossibility. As a consequence, the important question of candle- 
power has gencrally to be taken for granted by the buyer of lamps, 
and, under these circumstances, the measurement of the current con- 
sumption is of little use. To remedy this state of affairs, a small 
instrument has lately been devised by Messrs. Everett, Edgcumbe 
and Co. This very ingenious little apparatus (an illustration of 
which is given below) consiste essentially of a modified form of 
Leeson disc photometer. Two lampholders are provided, attached 
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EVERETT-EDGCUMBE PHOTOMETER. 


to an adaptor, so that connection can be made to any electric light 
fitting. In order to use the photometer, a divided scale, which is 
provided with a ring at each end that can be slipped over the lamp- 
holders, is put in place and stretched tight. Having obtained a 
point of balance in the ordinary way, the required candle- 
power is readily found, without any calculation whatever, by 
means of an ingeniously devised direct-reading logarithmic scale, 
which is practically equivalent to a specially divided slide rule. 

The difficulty of obtaining a handy and reliable standard, and 
that of regulating the voltage, are overcome in the photometer of 
Messrs. Everett, Edgcumbe & Co., by making no attempt whatever 
to kecp the voltage constant, and by employing a specially stan- 
dardiccd lamp which forms part of the outfit, as the standard. Ав 
both the standard and the lamp: under test are run off the same 
supply, any increase or decrease of voltage will affect both lamps 
equally, and the point of balance will remain practically unaltered. 

It is stated that the method has the further advantage that the 


candle-power so found is, no matter how much the supply voltage 


may vary, the candle-power which the lamp would give at the 
standard voltage; which is, of course, what is required. It is clearly 
best in practice not to use the standard lamp throughout a series of 
tests, but to standardise another lamp from it, and to use this asa 
secondary standard. 

, It is claimed that with this set no specially-arranged dark-room 
18 necessary, as any moderately-screened position is all tbat is 


required; or by hanging a few yards of black cloth over the photo- 


meter, an ideal photometric chamber can be readily improvised. 
When it is impossible for any reason to obtain a fair absence of 
light, a simple correction factor can be determined once for all, as 
explained in the directions which accompany the instrument, by 
interchanging the standard and test lamps, and obtaining a second 
point of balance. This will, however, be seldom found necessary. 
The direct reading scale already alluded to can be used to obtain the 
efficiency of the lamp in watts per candle-power, from the candle- 
power, known voltage, and measured current. For the latter pur- 
pose the Everett-Edgcumbe lamp-tester is a very handy instrument. 
This has now been so far improved as to be perfectly dead-beat, so 
that the readings can be taken with the utmost rapidity. It should 
be mentioned that the same instrument cin be used for direct or 
alternating current, as required. In this case also, fluctuations of 
voltage will have but little effect on the result, and unless extreme 
accuracy is required, no voltmeter need be employed. 

Every detail seems to have been most carefully thought out, and 
though, of course, а high degree of accuracy is not claimed, this 
simple apparatus ought to be of considerable utility. 


Electric Light Agreements.—Judge Emden, at Lam- 
beth County Court, on Friday, October 3rd, gave judgment in the 
case of the South London Electric Supply Corporation, Ltd., v. 
Morris Gouldsten, trading as M. Gouldsten & Co., tailors, at 
l, Princess Mansions, Cold Harbour Lane, Brixton. Defendant 
had the electric light installed, and signed an agreement to pay 10s. 
а quarter rent for the meter for three years. After a short time he 
found that the light supplied was so bad that he had to use candles. 
Besides, it was three times more expensive than gas, so he returned 
to that illuminant. He paid the Electric Supply Corporation what 
he owed them, and asked them to remove the fittinge, but they now 
sued him for two quarters’ rent of the meter, although he had dis- 
ВЕРЕ ue E 

udge Emden asked if the plaintiff corporation intended to bind 
the defendant down to his three years’ agreement, whether he used 


In fact, : 


the electric light or not? Plaintiffs’ manager replied in the 
affirmative. 

Judge Emden: Your agreement is different to the agreement of a 
gas company. I do not consider it fair that a man should be 
charged whether le uses the light or not.—We have to get cost of 
installation back. 

You would soon get the cost of the installation back at £2 а 
year.—No, sir. 

George Brace, who lived next door to defendant, deposed to 
noticing the bad light supplied by electricity. It was nothing 
equal to that given by gas. Defendant told him he would have to 
go back to gas, which, besides being better, was much cheaper. 

Defendant, in reply to an observation from plaintiffs’ manager, 
said he put new lamps on every fortnight. He was advised by the 
Electric Corporation's clerks to take off the globes. He did во, but 
there was no improvement. 

; Plaintiffs’ manager said defendant's premises were close to the 
works. It was merely a question of extra expense, not of bad light. 
Defendant alone had complained of bad light. 

Judge Emden: Do not say that. I had a case before in this 
Court where there was a complaint of bad light against your cor- 

oration. 

Under the Act they can summons us if we supply light which 
does not come up to the D pressure. 

Yes, poor people are likely to summons you for that. You won't 
let defendant off this three years' agreement ?— Certainly not. 

Judge Emden: Well, then, I am reluctantly obliged to give judg- 
ment for the plaintiffs under this agreement. The moral is that 
people should not sign these agreements. Although I am compelled 
to enter judgment for plaintiffs, I make no order as to costs, as I 
consider the agreement one-sided. : 


On the 'Phone.—The Electrical Trades Union is now 
connected with the Post Office telephone service, No. 623 Central, 
and this may be of some assistance to employers requiring workmen 
at short notice. 


Smoke Abatement.— The Lighting, Heating, and 
Smoke Abatement Exhibition will be opened at the Crystal Palace 
on Saturday, December 13th. The Smoke Abatement Society, of 
which Sir William Richmond, K.C.B., is president, is offering a 
substantial award for the grate best capable of consuming its own 
smoke. A congress is also to be held during the run of tle 
Exhibition. 


Catalogues, &c.—An illustrated list of transformers and 
transforming apparatus, chiefly three-phase, has come to hand from 
TEcNoMASIO ITALIANO CABRLLA, of Milan. 

Messrs. W. A. B. Benson & Co., LTD., of New Bond Street, 
have published a beautifully illustrated catalogue of their bigh- 
class electric light fittings, for which the designs have bfen 
registered. The chief characteristic claimed for the Benson fittiuge 
is that they are practical as well as decorative, and “depend for 
their effect rather on beauty of form and excellence of finish than 
on excessive or meaningless ornament." No expense has been 
spared in representing to tbe eye by artistic colouring and excellent 
printing the superior class of fitting designed and made by tbis firm 
for church and hall lighting, and for dining and drawing-room use. 
This well-bound book will, we have no doubt, be greatly in demand 
by electrical enginecrs and contractors engaged in installation work 
of all kinds. A separate 16-page pamphlet gives the present prices 
of the fittings shown in the designs collection. | 

Messrs C. Nunasz & Co., of Walworth Street, S.E., have seut 
us а copy of their No. 12 catalogue of engineers’ and joiners’ tcols 
and machinery, just issued from the press. | | 

The LIGHTING CORPORATION, Ltp., of Bloomebury Street, W. C., 
bas sent us a copy of its illustrated and priced catalogue of 
“Wenham” incandescent electric lamps of high and low voltages, 
plain and fancy, and of all candle-powers. The Wenham” 
enclosed arc lamps for continuous and alternating current circuits. 
are also particularised. 

The WESTERN ELECTRIC Co. has issued a new price list, describ- : 
ing ite telephones for private line installations. Wall and desk sets, 
intercommunication instruments, and parts are very neatly shown,| 
and a number of exterior wiring diagrams are given. 


| 

Board of Trade Approval.—The Board of Trade has, 
according to the London Gazette, of September 26th last, approved! 
of the Westinghouse integrating wattmeter. This meter is of the 
alternate current induction type, simple in construction, an 
accurate overa wide range. In all cases, whether on single or poly 
phase circuits, it measures energy direct in kilowatt-hours. Th 
construction of this meter is pretty well known, and its use i 
extending rapidly on alternating current power systems in th 
country. 


Book Received.—Papers presented by Seventh Ann! 
Convention of the International Association of Municipal Ele 
tricians, held at Richmond, Va., U. S.A., Octoker 7th, 6th, 9th, 1% 


- 


Bankruptcy Proceedings.—At Warrington Bankruptc 
Court last week, Walter Morton and William Trevitt Sampson, w 
carried on business in partnership as electrical and mechanic 
engineers, appeared for their public examination. The liabiliti 
amounted to £307, and the assets were estimated to realise £10 
leaving a deficiency of £225 158. 7d. Morton had separate liabiliti 
amounting to £84, with no assests. The causes of failure we 
alleged by the bankrupts to be loss on a contract at Wallasey 
bad trado. The cxamioation was closed. 
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Liquidation.—A meeting of the Reno Electric Stair- 
ways and Conveyors, Ltd., is to be held at 70, Finsbury Pavement, 
E.C., on November 3rd, to hear an account of the winding-up. 


The South American Electric Co. v. Могепо, — 
In the Vacation Court on Wednesday, before Mr. Justice Jelf, Mr. 
Bramwell Davy, K.C., asked for an injunction to restrain the 
defendant from p ing to act as secretary of the plaintiff com- 
pany, and for an order for the delivery up of the minute and other 
books of the company. 
was а director of the company as well as secretary, and from the 
latter office he had been dismissed. The defendant urged that he 
had not been properly dismissed, and he also claimed to have a 
lien upon the books with respect of money owing to him by the 
company. His Lordship, after some argument, granted an interim 
injunction, and made an order for the delivery up of the books. 


ELECTRIO LIGHT AND POWER NOTES. 


Accrington.—After comparing the cost of electric and 
gas lighting for two of the рр tboroughfares in the town, the 
T.C. has decided to adopt electricity, with arc lamps. 


Ashton-under-Lyne.—O wing to the change of voltage, 
the whole of the street incandescent lamps, and those used by 
private consumers, have been replaced by new ones, without the 
slightest inconvenience. The work, which comprised the alteration 
of 16,000 8-с.р. lamps, was carried out under the supervision of the 
electrical engineer, Mr. Appelbee. 


Aston.—On September 30th, at the laying of the founda- 
tion stone of the new electrical power station of the U.D.C., the 
chairman of the Tramways and Electric Light Committee (Mr. J. J. 
Gittings) stated that the plant which was to be installed would be 
sufficient to supply current to the whole of the tramways through- 
out the district, and in addition would carry a maximum load of 
40,000 8-0. . lam Over 12 miles of cables would be laid for 
private house and street lighting, and for supplying power for large 
works and the tramways. The total cost would be about £67,000. 
The Council had been recommended to adopt the lowest price 
charged in any town in the United Kingdom—14d. per unit for 22 
hours of the day, with 6d. per unit between the hours of 6 p.m. and 
8 p.m. in winter and 7 p.m. and 9 p.m. in summer. The lower 
charge compared with gas at 9d. per 1,000 cub. ft., which wasa 
third of the present price of gas at Aston. 

The L.G.B. has given permission for the U.D.C. to raise a loan of 
£52,436 for electric lighting purposes. 


Barrow.— An inquiry was held last week by Mr. Malet, 
L.G.B. Inspector, with regard to an application by the Corporation 
for sanction to borrow £20,000 for electric lighting purposes, in 
view of further extensions being required to meet the public 
demand, which had increased rapidly. In January, 1898, the first 
loan of £29,000 was authorised, and since then small loans had been 
received amounting in all to £58,575. 


Belfast.—The City Council has received an intimation 
from Mesers. Harland & Wolff, Ltd., stating:—'' That as there 
would appear to be no immediate prospect of obtaining from the 
Corporation the current they require for driving their machinery, 
they regret to say they are now obliged to make other arrangements, 
and must therefore withdraw their application and the corresponding 
guarantee of May 27th last." It was resolved—That in acknowledg- 
ing receipt of Messrs. Harland & Wolff's letter, the committee 
desire to point out that so farasthey are concerned no delay has 
taken place. The application was received on May 23rd, and on 
receipt of the guarantee, dated May 27th, a special meeting of the 
committee was held on May 2sth, when the application was 
granted, subject to the L.G.B.'s sanction to the loan required for 
laying the mains being obtained; the Board having held their 
loquiry here on July 22nd, the committee are now awaiting the 
Board's decision. The loss of this fine source of revenue is a 
misfortune to the city. 


Berwick.— Electricity works are about to be erected on 
the Quay by the Urban Electric Supply Co., which is in negotiation 


_ for lighting the town. 


Beverley.—Owing to the Edmundson Co. having asked 
for £5,000 more than the £14,704 loan secured by the T.C. for 
Providing an electric light installation for the town, the Corporation 
on October Ist decided to allow any other company to undertake 
the work for £14,704. 


, Bloemfontein.— The Council has approved the specifica- 
tions for electric lighting installation, and a contemporary says that 

eters. Davis & Soper have received definite instructions to accept 
one of the tenders sent in some time ago. 


" Brighton.—Another discussion relative to the position of 
5 pp rporation’s consulting electrical engineer, Mr. Wrigbt, with 
е Mutual Electric Trust Co. and the Reason Manufacturing Co., 


Learned counsel stated that the defendant , 


Ltd., of Brighton, took place at the meeting of the T.C. on October 
2nd. Mr. Tozer had asked for counsel's opinion to be taken on the 
connection of Mr. Wright with the Mutual Electric Co., which 
owned shares in the Reason Manufacturing Co., from whom the 
Corporation purchased goods, but it was stated that it was not 
deemed advisable to grant this request because, when Mr. Wright's 
appointment was altered on February 26th, 1900, he informed the 
Committee, and it came to the Council, that he was a shareholder 
in the Mutual Electric Trust Co., which would, in the near future, 
be merged into the Reason Manufacturing Co. Although he gave 
that information, the Corporation decided to retain his services. 
Mr. Tozer intimated that he intended to obtain counsel's opinion 
himself, but Mr. Broadbridge eaid tbat surely the Council was 
studying the interests of the ratepayers when it could buy 
meters from the Reason Co. at nearly half the price it would 
haveto pay elsewhere. In further discussion it transpired that by 

cial arrangement the Reason Co. supplied to the Corporation 
demand indicators at a specially cheap rate with no royalty, and the 
Mayor observed that there was no profit accruing to the Reason 
Co. from the Council. The matter then dropped. 

On Saturday last the Mayor (Alderman Stafford) opened the 
Electrical Exhibition at the Aquarium. Practically all the local 
electrical firms were represented, among which there were sonic 
very artistically arranged stalls, chiefly devoted to the various forms 
of electroliers, desk fans, &c. A good show was made by Mr. F. 
Fileman, of Brighton, who had a nicely arranged selection of fittings, 
which were all shown off to the best advantage. Among the 
novelties may be mentioned several pom-pom " shells from South 
Africa neatly made up into candlesticks and electric table lamps. 
Mesars. Babcock & Wilcox had a model boiler on view, while Messrs. 
J. H. Holmes & Co, of Newcastle, exhibited a number of 
Lundell motors, many of which were in operation. Among other 
exhibitors may be mentioned Messrs, Bruce Peebles & Co., Messrs. 
Veritys, the Electrical Co., Ltd., showing Nernet lamps, the British 
Insulated Wire Co. Ltd., and many others. Some of the 
Gilbert Co.’s yellow type arc lamps were employed for lighting tlic 
exhibition. 

Burnley.—The T.C. on October 1st decided, on the 
recommendation of the Electricity Committee, to instal additional 
plant at the electricity works, in order to meet the increased 
demand through the extension of the tramways, at a cost of 
£3,500. 


Buxton.—Messrs, Rowcliffe & Co. have submitted to the 
U.D.C. a scheme for supplying the town with electricity for lighting, 
power and traction purposes. It was decided to go fully into the 
matter at a special meeting. 


Cardiff.—The town clerk has prepared a report upon the 
South Wales Electrical Power Distribution Act, so far as it affects 
the borough of Cardiff. The sub-committee, to whom the question 
of access to the property of the Cardiff Railway Company for the 
purpose of supplying electrical energy was referred, has endeavoured 
to get an appointment with Sir W. T. Lewis in reference to the 
gubject, but Sir William is laid up with an attack of iníluenza. 


Cheltenham,—The T.C. on Monday decided, owing to 
the neglect or refusal of the R.D.C. to give ita approval to the 
Council extending the electric light mains through Prestbury, to 
withdraw the proposed prov. order for extension of the lighting 
area to the adjoining parishes. 


Cheshire, Stafford and Derby Power Scheme.— 
Power will be applied for in the next session of Parliament 
by a syndicate of capitalists to erect electric generating 
stations and lay mains for the supply of electricity through- 
out a district comprising the greater part of Cheshire, North 
Staffordshire and the north-western portion of Derbyshire 
(including Harfield and Whorley Bridge), not included in the 
Derby and Notts Act. The area of the district is 1,770 ва. miles, 
and it has a population of 1$ millions. Within this area there are 
four county and 12 non-county boroughs, 44 urban districts, and ?8 
rural districts. The scheme will be on the same lines, generally, as 
that of the Lancashire Electric Power Act, and other similar Acts 
already granted by Parliament, and the district will join up to that 
covered by the Lancashire, Yorkshire, Derbyshire and Notts Acts, 
The chief objecta of the company are to supply electricity and pro- 
duce gas for power purposes; and it will undertake to supply local 
authorities with electricity in bulk for lighting and other purposes 
within their own areas, Тһе promoters аге in communication with 
the local authorities, and ask tor their co-operation on the ground 
that the undertaking will be greatly to the public advantage. 
Pending the receipt of fuller details, there is some reserve on the 
part of the authorities, but the trend of public feeling throughout 
the district is distinctly favourable. 

At its last meeting the U.D.C. of New Mills had before it a letter 
from the solicitors for the promoters of this scheme. The Council 
deferred consideration of the matter. 


Clyde Valley Power Scheme.—<According to the 
Glasgow Evening News, a contract to the value of £500,000 has been 
placed with the Westinghouse Company, London, by the Clyde 
Valley Electrical Company, Glasgow, for the equipment of two 
generating stations, which are to supply electrical power for indus- 
trial purposes over an area of 755 square miles. 


Cornwall Power Scheme.—4A meeting was held lust 
week of the Cornwall Electric Power Syndicate, Ltd., at which 
important reports were considered and arrangements made for 
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meeting the demand of the consumers in the county who are 
urgently needing an immediate supply of electrical energy, by in- 
stalling temporary plant. 


Derby.— The 'l'.C. on October Ist decided that £6,948 
should be applied, out of the profits of the water undertaking, to 
the district fund, to cover the deficiency on the electric lighting 
account for the two years ending March 31st, 1902, and the 
additional quarter's interest charged on the electric lighting 
account. We hope that advantage will not be taken of this financial 
operation to declare a profit on the electrical undertaking ! 


Dover.—Electricity is to be utilised for working the 
cranes used in loading and unloading mails and baggage on the 
Continental steamers. The cable from the electric light works to the 
Admiralty Pier will be 14 miles long. 


Dudley.—The balance-sheet of the Corporation electric 
light undertaking for the year's working endirg March 31st shows 
that £41,500 have been borrowed, and that £44,825 have been 
expended on buildings and equipment. On the year's working 
there has been a gross profit of £2,439, but there has been paid, in 
principal and interest on loans, the sum of £2,829. Claims to an 
amount exceeding £300 bave been made against contractors for 
supplying unsatisfactory material. 


Eastbourne, —The T.C. bas reduced the price of energy 
to large consumers to 44d. per unit. 

Edinbureh.—4An explosion oecurred last week in an 
electric light manhole in the High Street. The cover of the 
manhole, which was made of cement, weighing about 1 cwt., was 
thrown up into the air a distance of 6 or 7 ft. The street was left 
in darkness for about an hour, when the staff of the electricity 
department effected the necessary repairs. 


Eeter.—The electricity revenue account for the year 
ending December 31at last shows gross profits amounting to £2,894 
14s. 7d. The interest for the year amounted to £991 10s. 8d., 
sinking fund, £1,023 6s., and the net surplus for the year £579 
178. 9d. The total expenditure was £5,390. The net surplus from 
the last account was £1,987. Accumulated surpluses and reserve 
fund total £3,617. 


Halifax.—The T.C. at a mecting on Wednesday last 
week decided to make application to the L.G.B. for power to 
borrow £28,000 for the extension of the electricity undertaking. 
The electrical engineer (Mr. W. M. Rogerson) stated that the 
present plant was fully loaded, and should a breakdown occur on 
any of the present generating units there would be no spare plant 
to take its place. The average yearly increase in demand for the 
last three years was 411 xw. He estimates that in the contem- 
plated extensions one new 700-Kw. steam dynamo will be required, 


Hex River.— The Cape Orchard Co. is erecting 
a refrigerating chamber for the storage of fresh fruit. The 
machinery will be driven electrically by means ot a turbine plant. The 
contract for the plant for developing and transmittiog the electric 
power has been placed with Mesers. Siemens. 


Honley.—The U.D.C. has applied to the L. G. B. for a 
loan of £4,800 for electric light purposes. 


Kalk Bay—Muizenberg.—The local Council recently 
passed a resolution to the effect that no peraon shall sell or supply 


within the municipal limite any electricity, electric energy, or 
power without the permission of the Council given in writing. 


Kettering.—The L. G. B. has sanctioned the raising of a 


loan by the U.D.C. for the provision of a refuse destructor and ele 
tricity works. 


Rildare.—Last week Mr. P. C. Cowan, L.G.B. In- 
spector, concluded the holding of an inquiry into an application by 
the Naas No. 1 Rural District Council for a loan of £3,000 to pro- 
vide a system of public and private lighting by electricity for the 
town of Kildare. The inquiry bad been opened on Auguat 25th. 


Kingston-on-Thames.— The T.C. has fixed the follow- 
ing charges for energy for motors :—3d. per unit up to 5,000 unita, 
with æ reduction to 21d. per unit if the quantity of energy used on 
the same premises during a year exceeds 5,000 units, and a further 
reduction to 2d. per unit if over 10,000 units are used. The Cor- 
poration reserves its right to discontinue, if necessary, from 
5.30 p.m. to midnight, the supply of energy to such motors supplied 
on the reduced rates of 24d. and 2d. per unit. 


Lewes.—An animated discussion took place at the 
meeting of the T.C. on October lst relative to the lighting of the 
public lamps. A scheme for lighting a portion of the town by 
means of 12 arc lights, one 32-c.r. lamp, 12 16-с.р. lamps, two 10-c P. 
lamps, and two 8-c.P. lamps at an estimated cost of £223 10s. per 
annum, had been placed before a committee by the Electric Lighting 


Co., but as gas lighting only cost £190 7s. 3d., the Council resolved 
notto make any change. 


London.—Crrv.—'The City Corporation, on the recom- 
mendation of the Streets Committee last week, decided to offer no 
opposition to the re-introduction of the L.C.C. (Electric Supply) 
Bill subject to the insertion of a clause protecting the rights of the 
Corporation under the various Electric Lighting Acts and Orders 
affecting the City. | 

GREENWICH.—The Blackheath and Greenwich District Electri 
Light Co., Ltd., has agreed with the Borough Council to mS 


опену ќо the Council's premises for three years at 344. per B. of T. 
unit, 
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L. C. C.- The Council, on reassembling on Tuesday, sanctioned 
loans of £5,000 to the Battersea Borough Council for electric light- 
ing purposes, and £25,000 to the Fulbam Council for similar works. 

The Highways Committce presented a report in reference to the 
Council's Electric Supply Bill, which was rejected by a Select Com- 
mittee a few months ago. Having regard to the great importance 
of the Bill in respect of uniformity, efficiency, and economy of 
supply, the Highways Committee stated they had thought it right 
to consult the Borough Councils as to whether it should be re- 
introduced in the next sersion of Parliament. Replies had been 
received from 19 out of the 29 Borough Councils, and they encouraged 
the Committee to hope that a further attempt would receive a larve 
measure of support. The Council resolved to promote a Bill in the 
next session on the same lines as those of the rejected Bill, and to 
afford the Borough Councils an opportunity of expressing their views 
on the draft. 

It was announced by the Highways Committee that the 
Metropolitan Electric Supply Co. had given notice of intention to 
lay extra-high pressure mains from the station at Willesden along 
various roads and streets to the station in South Place. The works, 
in so far as London was concerned, would be situated in Paddington 
aud Marylebone, but the latter Borough Conncil had expressed 
disapproval, and the company appealed to the Board of Trade. 
The appeal was heard on September 4tb, when the arbitrator 
decided that the route of the mains should be altered for some 
portion of the distance, and that the company should submit an 
amended notice and plans. The company had, however, not 
forwarded these, and the Committee had not approved the proposed 
works. 

The Highways Committee alao referred toa notice received from 
the County of London Co. of intention to lay low-preesure mains 
along Wyneham Road aud Beckwith Road. With the exception of 
those for а very small portion of Beckwith Road at its southern 
end the works would be within an area which was formerly a part 
of Lambeth, but which had been transferred to Camberwell under 
the London Government Act, 1899. As, however, the transference 
did not alter the area specified in the prov. order under which the 
notice was served, a portion of the works would be outside the area 
of supply, and the Committee had therefore expressed its dis- 
approval, and at the same time had pointed out to the company the 
position of the matter. 


Louth,—The Corporation has retained Messrs. H andcock 
and Dykes, of Westminster, to advise it with regard to its electric 
lighting order, and to prepare a full report as to the capital outlay 
and system to be adopted. 


Montreal.—A five-year contract for the supply of the 
clectric power to run the new pump for the high level reservoir was 
awarded recently by the City Council to the Lachine Rapids 
Hydraulic Co. The price is $20 per horse-power-year, making the 
cost for 400 н.р. for the period mentioned, 540,000. 


Newport (I. W.).—The T.C. has decided to have 30 are 
lamps erected in the town. The energy will be supplied by the 
Isle of Wight Electric Light and Power Co. 


Nottingham.—The electrical engineer (Mr. II. Talbot) 
reports that the plant at the Talbot Streot station has been increascd 
during the year by the addition cf two steam dynamos of 700 1. II. P. 
each. This last addition completes the equipment of this station. 
The power of the plant installed is 8,925 H.. Three of the 700 
LH P. Steam dynamos are at present being used for traction pur- 
poses, but the whole of the traction load will shortly be transferred 
tothe new power station at St. Ann's Well Road. When this is 
completed, the three steam dynamos will be available for meeting 
the increased demand for lighting and power. The distributin- 
mains have been extended in 43 directions during the year, tb. 
total extension being 3 miles. The total length of distributing 
mains laid is 36 miles. The number of applications received for : 
supply of electricity on March 31st was 1,867, as compared wit! 
1,529 on the eame date last year. The number of units sold in th 
year was 4,094,897, as compared with 2,312,557 during the previou 
year. The cost of production shows a decrease in every item 
The total engineering costs have been reduced from 140d 
to 102d., and the total costs, including sinking fund an: 
interest—from 2:434. to 2:06d. The first portion of plant at the St 
Ann's Well Road power station is erected, aud the station shoul 
be ready to take tbe traction load by the autumn. 

The Ncttingham City auditors, in their aunual report to the Cit 
Council, state that the surplus revenue amounted to £26,840 3s. 6d 
as against £17,919 16s. 6d. in 1901, out of which £6,560 had bee 
appropriated to the relicf of the rates. ‘Tbe sales of energ 
amounted to £43,885 6s. 8d. For electric traction the traffic receip! 
were £59,965, and advertisements £559 1s. ва. The expenditur 
including electric energy, 26,843 148. d., traffic expense 
£12,481 19s., &c., left a surplus of £37,607, out of which 412,00 
was devoted to the relief of tbe general district rate. In the ele 
tricity department the capital expenditure ів £316,143 102. та, an 
the sinking and reserve fund £33,657 12s. 5d., which equals 10 65 p: 
cent. for eight years. In the tramways department tbe capit 
expenditure is £420,073 14s. 8d., and the sinking and reserve [urn 
£38,375 8s. 10d., equalling 9:13 per cent. for five years. 


Manchester.—Considerable discussion prevails in tl 
city on the position of the electricity undertaking. There was 
long discussion at a meeting of the Electricity Committee с 
Friday last regarding a report submitted by Mr. Metzger, th 
engineer, but no decision was arrived at thereon. It was stated : 
a recent meeting of the City Council, that the turnover of the (i 
Committee was £763,210, while that of the Electricity Committe 
with almost the same capital, was £134,462. 
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At the last meeting of the City Council, а statement was 
made, showing the present position of the undertaking and 
ita relation to the tramway service, It appears that the Elec- 
tricity Committee was led astray by a miscalculation 18 months 
ago as to the number of tram cars likely to be run. When the 
existing routes were opened not half the number estimated were 
put on, though electric plant had been provided sufficient for the 
fall estimate. In December next, and in March, 1903, the tram- 
ways department will bave completed, and will be ín a position to 
open, additional routes for traffic ; so that in six months from the 
present time tbere ought to be 638 cars running, and by the end of 
next year, allowing for other routes remaining to be opened, and 
огова routes, 119 more—in all 757 cars. The Electricity Committee 
has provided plant sufficient for 700 cars, but, from the proportion 
the ways Committee are putting on new routes at the present 
time, it is considered doubtful if the number will exceed 500. Asa 
result the Electricity Committee will find itself in possession of 
plant capable of providing power for some 250 cars above the 
number actually running. The Electricity Committee naturally 
complains, in face of these facts tbat it should be charged with over- 
stocking the works, | 

Atthesametime the Electricity Committee wished to avoid arepcti- 
tion of the disaster of 1901, when it had to refuse 60,000 8-0 P. 
lamp connections, on account of the plant not being available for 
кош the requisite supply. It, therefore, looked ahead some- 
what, and ordered the necessary machines to deal with supplies till 
the end of 1904. The last of the machines ordered is not expected to 
be running until March, 1904. | 

The statement to the effect that the capital expenditure of the 
electricity department is equal to that of the gas department, whilst 
the latter has five times the revenue,has no foundation in fact. 
The accounts to March 31st, 1902—the' last published —show that 
the capital of the electricity department is barely half that of the 
gas department. i M 

Another injustice to the Electricity Committee arises from the 
gas competition. As far back as 1897 the City Council authorised 
the Committee to make arrangements for street lighting, and 
specified the streets to be lighted. It was also understood that all 
tramway routes would be lighted by means of arc lamps or some 
other form of electric illumination, and the Electricity, Committee 
was led to instal eufficient plant in the new Stuart Street works to 
meet all requirements. The neceseary cables bave also been laid 
slong the tram routes and the other authorised streets. It was 
expected that about 3,000 arc lamps would be required upon the 
routes referred to, but the Council now says that no further steps 
shall be taken for the street lighting of Manche:ter with arc lampe, 
and the Gas Committee is to have the benefit of the revenue to be 
derived from this source. A scheme is therefore being matured for 
the hiring-out of motors, arc lamps, and any apparatus connected 
with the use of electricity, to private consumers ; and it is also sug- 
gested that a reduction in the price charged for tbese purpose 
should be made. This would increase the demand for energy and 
bring all the plant into use. 

The energy sold duriny the year ending March 31st last in Man- 
chester amounted to 10,502,299 units. "These are the last figures 
available. The borrowing powers of the department amount to 
£2,171,121, and it supplies, in addition to the Manchester area, 
seven outlying districts, whose provisional orders this Cor- 
poration has taken over. The total revenue from lighting 
and tramways together, was £134,103. Тһе maximum demand for 
electricity during the period referred to was 9,140 KW.. Tb ere were 
only three small tramway routes opened; since then fresh ‘routes 
have been completed and opened, and the Committee estimates that 
when the whole tramway scheme is working, the requirement will 
amount to 20 million unita per annum for that purpose alone. Of 
the 9,140 Kw. above mentioned, as the demand for -the year 
ending March last, 7,930 were for lighting, and 1,210 for traction. 
The tramways department is being charged at cost price for energy, 
eo that any surplus it hands over in aid of the rates, should be 
equally credited to the electricity undertaking. 


Romford.—Negotiations are taking place between the 
U.D.C. and the Electric Light and Power Co., for the provision of 
electric light and tramways for the town. 


Ross,—Both the gas and the electric light companies 
bave offered to erect, free of cost, lamps for trial purposes, and 
the latter offers to provide arc lamps giving 1,500 hours' light for 
£19 108, with £1 2s. 6d. for cach 100 hours extra. Both offers have 
been accepted. 


Runcorn.— The В. of T. has drawn the attention of the 
U.D.C. to the fact that nothing has been done by the Council under 
the E.L. order granted in 1899, and it now devolves upon the Board 
„ whether the order shall be allowed to remain in force 

y longer, 


St. Albans.—An electric lighting company is negotiating 
With the T.C. for the leasirg cf the Council's prov. order for elec- 
tric lighting. 4 


St. Helens,—The Electric Light Committee has in- 
stracted the town clerk to apply to the L G.B. for sanction to the 

rrowing of the sums of £5,600 for extensions of mains, overhead 
work, &c., and 42, O0 for the erection of a retaining wall, and the 
alteration of railway sidings at the power station, Cropper's Hill. 


Cleckheaton.—The L.G.B. hag sanctioned the borrow- 


ing of a further sum of £6,000 on electricity account. 


St. Petersburg.—The British Consul-Gencral in bis 
annual report states that the business in electric fittings and in- 
stallation is mostly in German hands, competition being rendered 
diflicult by the low prices of the Germans, but it is considered that 
the trade in this branch has a good future, and British manufacturers 
should spare no effort to prove to the Russian purchaser the 
superiority of their productions in this particular industry. 


Sbheffield.—Last weck there was a slight leakage of 
electricity from the Corporation lighting cables in the conduit 
below the pavement in High Street. The street was crowded аё 
the time, and several pedestrians received shocks sufficient to make 
them wince, but nobody was hurt. The accident was due to & 
faulty cable, which was soon set right. 


Sidmouth.—The U.D.C. on October 2nd decided that 
the Council should obtain its own prov. order, instead of allowing 
& private company to step in and obtain powers. 


Somerset and District Electric Power Syndicate. 
—Messrs, Osborn, Ward & Vassall, of Bristol, have consented to act 
as local solicitors for this undertaking, and Mr. E. E. Smith, of 41, 
Broad Street, Bristol, has been appointed secretary pro (em. It is 
proposed to make an application to Parliament next November for 
an Act. It is hoped to supply energy in bulk ata rate which will 
compare favourably with the rate charged by other power schemes. 
The main generating station will be erected upon the Somerset 
coaltields somewhere in tbe neighbourhood of Radstock. 


Spain.—Work has just been completed on tbe establish- 
ment of the central electric lighting and power station in the town 
of Zaragoza. It is expected tbat the new electric tramways will be 
ready for operation in a few days. 


 Tunbridge Wells.—A L. G. B. inquiry is to be held 
to-day with respect to the borrowing of an additioral £10,000 for 
electricity works extensions, wh'ch have been occasioned by the 
continued growth of the undertaking. The number of consumers 
now on the register is 700, with 56,000 lamps. 


Wallasey.— The U. D.C. on October 2nd adopted the 
recommendation of the Electricity and Tramways Committee that 
& loan of £51,210 should be applied for to extend the electricity 
works. 


Wednesbury,—The General Purposes: Committee has 
recommended the Corporation to supply electricity for private 
purposes in the borough only and on the basis of receiving electricity 
in bulk from the Midland Electric Power Co. The Committee hag 
been negotiating with the company, who are prepared to supply 
electricity on the direct current system. The Committee recom- 
mends that application be made to the L G.B. for sanction to 
a loan of £11,000, and also that instructions be given for the 
necessary plans and specifications, and fcr tenders for the necessary 
transforming plant, mains, &c. The Committee farther recommends 
the Corporation to accept an agreemcut with the company for the 
supply of electric energy through a meter in the company’s sub- 
station in the borough for both power and lighting purposes on the 
maximum demand system, on the basis of 3d. per unit fur the 
maximum demand for one hour per day, and ‘825d. p.r unit 
for the remaining hours, the company undertaking not to lay 
any distributing mains in the borough. 


Yorkshire.—The Urban District Council's Association 
has decided to hold a conference of public bodies in Yorkshire to 
consider what joint action shall be taken with regard to the appli- 
cation of the Electrical Supply and Traction Co.'s application 
for powers to supply various districts in the county. 


ELECTRIC TRACTION NOTES. 


Allahabad.— Tin Engineering says that Messra, 
Kilburn & Co., Calcutta, will shortly sign an agreement with the 
Allahabad municipality for the right to construct and maintain an 
electric tramway service in Allabatad. The length of the Jine for 
the present will be about 24 miles, beginning from the Chowk (the 
market of the city), and going to the end of Katra bazaar. The 
route is the main thoroughfare of Allahabad, from which branch off 
roads leading to all the principal offices and рі: сев of business, and 
the tramway should be a remunerative undertaking from its very 
start. 


Belgium,.—La Socicté Electricité et Hydraulique, of Liège, 
is building three 1,200-H P. alternators for the tramway power 
station at Havre. 


Birkenhead.— The first annval report on the working of 
the electric trams was presented to the T.C. on Octcber Ist. This 
showed that the income was £31,593, and the expenditure, includ- 
ing interest and sinking fund, £28,079, leaving a net profit of 
£3,514, which had been transferred to the depreciation account. 
The receipts рег car-mile were 10:54d., the working expenses 6· 30d, 
and interest and sinking fund 301, showing a net profit of 1174. 
рег car-mile. This profit, it was added, was equal to 11:12 per cent. 
of the income. It is estimated that during the current year tl ere 
will be a surplus cf £5,000 or £5,000. 
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Blackpool.—AÀ motorcarist correspondent writes :— 
" While Blackpool has one of the best electric tramway services 
in the country, a visit to this popular seaside resort shows that 
the track is in anything but a satisfactory condition, and is in many 
cases positively dangerous to other vehicular traffic, and especially 
to cyclists. Some laxity is also noticeable with regard to the 
display of the fares charged. While on a visit to Blackpool I 
boarded a car the other day, for a journey the fare for which 
according to the only notice displayed on the car was ld. The 
conductor demanded 2d., and explained that the list of fares shown 
were thoseijwhich were to come into force s couple of days later!“ 


Bradford.—A curious development of the tramway 
dispute occurred on Wednesday last week. After the men’s 
organisers had issued their ballot papers, Mr. C. J. Spencer, the 
manager, got out another series of ballot papers with the same 
questions on, and had ballot boxes placed in the Town Hall and 
tram sheds for their reception. His purpose was to get from the 
men direct, under the secrecy of the ballot, a true expression of 
their views on the question of a strike. On the previous evening 
the Trades Council had appointed a deputation to wait on the 
Tramway Committee to discuss the possibility of a settlement, and 
when it was seen that Mr. Spencer's ballot papers had been issued, 
the Trades Council representatives got into communication with the 
chairman of the Committee, and it was arranged that both seta of 
ballot papers should be collected and burnt the same evening, and 
the Committee and the Trades Council deputation should confer on 
the following day. 

There having been signs that the chairman of the Tram- 
ways Committee (Mr. James Hill) is to be assailed in this 
month's election campaign on the score of the tramways 
management, the issue of returns of the department for the six 
months ending September 30th has been expedited. It is shown 
that the revenue for the half-year came to £89,500, being an in- 
crease of no less than £23,359 on the last previous half-year, a per- 
centage of increase of 35°43. During the six months the fares on 
some of the lines have been reduced to scarcely more than half. 
A substantial surplus is shown on the working of the lines, 
amounting to £9,900 without allowing for depreciation, and £3,500 
after deducting depreciation. 


Brierley Hill.—The U.D.C. on Monday appointed Mr. 
R. P. Wilson, of London, as engineer of the light railway scheme. 


Bulawayo.—The sub-committee appointed by the Town 
Council to consider the advisability of having an electric car line 
for Bulawayo has selected a route subject to the approval of the 
Council, and when the route is adopted it is proposed to call for 
tenders from persons willing to construct the tramway, in terms of 
the draft agreement which has been prepared. 


Chatham.—The electric cars of the Chatham and Dis- 
trict Light Railway Co. were well illuminated with coloured 
electric lamps on the occasion of Lord Kitchener’s visit to Chatham 
on Saturday last. 


Dartford.—Before embarking on an electric tramway 


scheme, the U.D.O. has decided to consult Mr. Hawtayne on the 
subject. 


Devonport.— An electric car smashed up a trap that was 
crossing Fore Street on 6th inst., throwing the three occupants into 
the roadway ; one of them had his skull badly fractured. 


Doncaster.—The Doncaster Corporation has approved 
- about half a dozen extensions of its routes, and will apply for 
loans for £11,000 for tramway and electrical purposes, and £3,000 
for new cars, 


Dudley and Stourbridge.—Colonel Von Donop held a 
B. of T. inspection on Thursday last week of an important exten- 
sion which bas been made of the Dudley, Stourbridge and District 
Electric Traction Co.'s lines by tbe construction at Stourbridge of a 
line two miles in length to Lye, and a lir» nearly a mile long, vid 
Enville Street to Wollaston. Asa result of the inspection, Colonel 
Von Donop required some few alterations to be made which, 
` а correspondent says, were expected to delay the opening of the line 
for about a week. 


Durban.—The extension of the electric tram track is 
being pushed ahead, about 154 miles having been laid, or nearly two 
miles more than the original contract. 


Eecles.— The opening of the line to Peel Green, on the 
3rd inst., has placed the remoter parts of the borough of Eccles in 
communication with Manchester, by the Salford Tramway system 
to the boundary of the city. Horse traction has now finally die- 
appeared from the Eccles tramways. . 


Farnworth.—The electricity undertaking seems to be 
workiug not very successfully. The district tramways are, in fact, 
showing a weekly loss, and the District Council is bemg urged by a 
local ratepayers’ association to allow the Bolton Corporation to take 
over the whole system at an annual rental. Only by this means, 
it is said, will the Council be able to get a fair return for the capital 
it has expended. On the other hand, the Tramway Committee of 
Farnworth claims that the lines can be made to pay, and that time 
should be given for a proper test. 


Flixton and Manchester.—A scheme for connecting 
Patricroft, Flixton and Urmston, on the Lancashire side of the 
Mersey, with Manchester by way of Stretford, Sale and Northenden, 
is being considered by the local authorities. The line will pass 
through a portion of the Bucklow Rural Council’s district, which 
covers a very wide area, and the Council is being urged by local 
residents to give the project its strong support. 


Johannesburg.— Mr. R. A. Dawbarn (of Messrs, 
Mordey & Dawbarn) has left for South Africa in connection with the 
electrification of the Johannesburg tramways. 


Leigh.—The T.C. on October 1st decided to proceed 
immediately with its Bill for pqwers to construct branch lines of 
electric tramways within the borough, owing to the failure of the 
negotiations between the Corporation and the South Lancashire 
Tramways Co. It is proposed to construct and lease or work lines 
to Plank Lane, West Leigh, Hindley Green and Astley, radiating 
from the South Lancashire Co.'s trunk line which runs through the 
borough. 


London.— We read that on the 2nd inst. the Marylebone 
Borough Council decided to refuse its assent to the construction 
of a surface contact electric tramway from the Marble Arch along 
Edgware Road to Cricklewood. 

e L.C.C. on Tuesday adopted resolutions deciding to enter into 
an agreement with the South London Tramways Co. for the 
purohase of its undertaking which was authorised in 1882, and em- 
powering the Highways Committee to conduct negotiations for the 
acquisition from the London and Deptford Tramway Co. of the 
lines sanctioned by the Southwark and Deptford Tramways Act, 
1881. 


London to Brighton.—The Hove T.C. has reoeived 
from Mr. F. H. Cheesewright particulars of a fresh scheme for con- 
necting the town and Brighton with London by means of an electric 
railway. It is proposed to construct the London end of the line 
from Waterloo to Croydon on a viaduct, and to run through Redhill, 
Horley, Hay ward's Heath, to Brighton. Powers will be applied for 
to connect the line at Redhill with Reigate, and at Hayward's 
Heath with Lewes, by means of light railways. i 


Lourenço Marques.—The African Argus says that the 
Gorjao Wharf, at Delagoa Bay, is proceeding satisfactorily, all the 
necessary material being on the spot. It may not be generally 
known that this wharf will possess the most up-to-date crane 
plant in South Africa. The contracts have been signed for a large 
electrical generating station and & system of electrical cranes, the 
whole to be ready by February next. The cost is some £35,000, and 
the work is said to have been divided between Messrs. Biemens 
Bros. and Koppel, Ltd. 


Middleton.—Last Saturday morning a collision took 
piace between two workmen’s electric cars, on the route between 

iddleton and Rhodes, near Manchester, on the Parkfield Loop. 
The cars were proceeding from opposite directions, and they both 
got on the same line, instead of one of them waiting on the loop. 
About 12 passengers were more or less injured, 

The Manchester Corporation has informed the U.D.C. that the 
construction of the Middleton— Manchester electric tramway will 
be completed in about a month. 


Newcastle-on-Tyne.— At a meeting of the City Council 
held on 1st inst. Mr. Cail, the chairman of the Tramways Com- 
mittee, said that the returns for the previous week exceeded £3,000, 
and later stated that the expenditure was approximately £2,500 per 
week. The report of the Committee recommended the acceptance 
ofthe ténder of the Lorain Steel Company for cross-overs and 
junctions in connection with the extension at Walker. The amount 
of the tender was £3,631, which was the lowest sent in, and was 
more favourable than any of the tenders sent in by any of the 
English firms. Another report recommended that application be 
made to the B. of T. for a prov. order to authorise the construction 
of a tramway from a junction with the Bcotswood Road tramways, 
near the centre of Derwent Place, to the Clayton Street tramways. 
The junction would be a very great convenience, and would be of 
great utility in the working of the holiday traffic. Mr. Cail moved 
the adoption of the report, and said the cost would be between 
£3,000 and £4,000. Sir Charles Hamond suggested that the scheme 


should include the laying of a tramway from Clayton Street to 


Barras Bridge by way of Percy Street. He moved accordingly. 


Alderman Barker Ellis seconded. Mr. Cail thought the matter 


should be left to the Committee, who would not be slow in bringing 
forward new schemes. The report was adopted with the addition 
of Sir Charles’s amendment. 

A complimentary dinner was given on the 1st inst. at Newcastle, 
to Councillor William Cail, chairman of the Tramways Committee, 
in recognition of his services in connection with the institution of 
electric ашта віп the city. In ackaowledging the toast of his 
health, Councillor Cail said according to the lateat returns the total 
expense averaged £2,450 a week, and as the receipts for the same 
time were £2,950 (this was based on the takings for the last four 
weeks), it showed a clear profit of £500 per week, or £25,000 a year. 
He hoped that at the present time the Committee would hand over 
those profits to a reserve fund or renewal fund. He did not think 
in the present state of the electrical science they would be justified 
in handing over to the relief of the rates money that in a few years 
might be required for development. 


(Continued on page 627.) 
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TYNESIDE TRAMWAYS AND TRAMROADS. 


Ох Monday last week, the new tramways ‘and tramroads 
which have been constructed by the Tyneside Tramways and 


CARS ON Howpon Roap, Мовтн SHIELDS. 


Tramroads Company, Limited, and which stretch from 
Gosforth to North Shields, a distance of nine route miles, 
were formally opened by Mrs. W. A. Watson-Armstrong, the 
wife of the chairman: of the company. The function was 
one of considerable interest, for many 
reasons. In the first place, the tramroad, 
which stretches from Gosforth to the 
outekirts of Wallsend, is laid along a 
private enclosed way. The ceremony 
was also interesting, inasmuch a8 it 
brought: very near to completion the 
series of tramways which will, in the 
course of a very short time, connect up the 
whole of -the north bank of the Tyne, 
from Scotswood, on the West, to Tyne- 
month and Whitley on the East Coast. 
These systems will, when completed, total 
up to between 12 and 14 miles. 

The Tyneside tramways and tramroads 
gain their importance from the fact that 
the district through which they run is of 
great industrial importance, as some of 
the principal shipbuilding yards and engine 
works in the country are situated along 
the route, there being also a large resident 
population, The map on p. 624, shows the 
nature of the district, and the relative 
positions of the various manufactories 
and residential quarters, as well a& the 
different lines which are now constructed, and those that 
are to be undertaken. 

In the Tyneside system the tran road, which runs from the 
residential quarter of Gosforth to Wallsend, is as mentioned 


above, constructed on land owned by the company, and asthereis 
no other traffic, higher speeds areattainable than are permissible 
on ordinary tramways. It wasalso found that even allowing 
for the cost of the land, the capital expenditure is lower than 
in the case of a tramway, sirce it is possible 
to dispense with a concrete foundation and 
stone paving. A point of local interest 
in connection with the tramroad is that 
it follows the route of an old colliery 
wagon-way, formerly used for conveying 
coal from Coxlodge Pit to the river. 

On this part of the line a special form 
of grooved rail with a high check has 
been adopted, as may be seen from the 
section shown on p. 625. These rails are 
laid on wooden sleepers, and the traek is 
ballasted up to the tread in order to 
meet the Board of Trade requirements. 
The tramroad consiste of a single track 
with passing places, which are located 
where the line crosses a public road, and 
at points where the speed would in any 
case have to be reduced. The tramway 
between Wallsend and North Shields, a 
considerable portion of which is double 
track, is of the usual construction, with 
foundations of 6 in. concrete. On a later 
page we give a section of the 95-lb. rail 
employed. The gauge is 4 ft. 8} in., and the 
distance between the centres of the tracks 8 ft. 4 in. The 
entire length of track is just above 12 miles, single. 

The overhead trolley wire, of 00 S. W. G., is of the special 
form illustrated on p. 625, which also shows the type of 
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Boom OAR AT ENTRANCE OF CAR-SHED. 


mechanical ear employed on the whole of the route, except 


. at curves, where ordinary soldered ears are used. The 


wire obtained 
n much 
F 


perfect continuity of the lower surface of the 
by this system of suspension enables the trolley to ru 
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more smoothly than with soldered ears. The whole of the 
track and overhead equipment has been constructed by 


CUTTING aT GOSFORTH, SHOWING TRAMROAD BALLASTED. 


Messrs. Dick, Kerr & Co., Limited. The special work is of 
Messrs. Hadfield's manufacture, their manganese steel being 
used throughout. 
The rolling stock 
at present consists 
of four bogie cars, 
each carrying 112 
passengers, and 14 
single - truck cars 
having a capacity 
for. 80 passengers | ^ ^ NE | kere 
each. "They are all E C n NUT И 
of the double-deck | vett B 
type, with & com- 
pletely enclosed ves- 
tibule at each end. 
The bogie cars are 
provided inside 
with combined 
longitudinal and 
transverse seats, the 
four - wheel cars 
having longitudinal 
seats only. 

All the cars are 
fitted with Tids- 
well’s life guards, 
and both hand and 
electric brakes, the latter being of the Newell mag- 
netic type, the resistance in connection with which is used 
in winter as a car heater. The t power of the brakes is 
demonstrated in the ease with which the heavy cars can be 

ulled up on the gradient of 1 in 11 at Church Bank, near 
Wallsend. The bogie cars are provided with a four-motor 
equipment, each motor rated at 30 H.P. with a line pressure 
of 500 volts. The wheel base of the bogies is 4 ft., with 
12 ft. 6 in. between bogie centres, and the single-truck cars 
have a wheel base of 6 ft. 6 in. Steel-tired wheels are used 
throughout. The car contract has been carried out by the 
British Westinghouse Electric and Manufacturing Company, 
the bodies having been supplied by Messrs. Geo. F. Milnes. 

The Tramways Company have not found it necessary to 
build a power station, as they are able to obtain current 
from the Newcastle-on-Tyne Electric Supply Company’s 
power station at Wallsend, and the Tynemouth Corporation’s 
power house at North Shields. From the former station, 
electricity at a pressure of 5,500 volte three-phase and a 
frequency of 40 cycles per second, is transmitted by means 
of three-core paper-insulated cables to the various sub- 
stations, from which it is distributed for tramway purposes 
at а pressure of 500 volts, direct current. We reproduce 
an illustration (fig. 5) of the Gosforth sub-station, which 
not only supplies power for the tramways but also lights the 
district of Gosforth. . The two small machines in the 
foreground are each of 75 KW. capacity, and are double- 
ended, supplying a 480-volt three-wire D.C. network. 
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Map OF TYNESIDE TRAMWAYS AND TRAMROADS. 


The two larger machines.are.at present used for traction 
purposes only, although, when the lighting load increases, 
they will be used for this also, and further sets will be 
installed to supply the tramways. The capacity of each of 
these traction molor-generators is 500 kw. The synchronous 
motor is supplied direct with three-phase current at 6,000 
volts, and runs at 300 R. P. M. The D.C. generator is com- 
pound wound for 500 volts at no load, 550 volts at full 
load. 

In these sub-stations the motor-generators and high 
pressure switch gear have been supplied by Messrs. 
Richardsons, Westgarth & Co., of Hartlepool, and the low 
pressure switch gear by Messrs, A. Reyrolle & Co., of 
Hebburn-on-Tyne. 

The above details refer only to the line now open, but 
further powers were obtained in Parliament last session for 
extensions in several directions (shown by dotted lines) which 
will widen considerably the area served by the company’s 
system. In the construction of the line, Mr. W. L. Phillips 
acted as clerk of works for the company, Mr. F. C. Kidman 
being resident engineer and traffic manager; while Mr. W. 
McLellan, on behalf of the firm of Messrs, Chas. Н. Merz, 
acted as consulting engineer. 

A large gathering of ladies and gentlemen assembled at New- 
castle on 29th ult., whence they were taken by special train to 
Gosforth. Amongst those present were the undermentioned : 
Mr. and Mrs. W. 
A. Watson - Arm- 
MM M strong, Dr. J. T. 

C007 NEE and Mrs. Merz, Mr. 
Мф Ј. Н. Armstrong, 
and Mr. Summers 
Hunter, all the 
gentleman named 


БУ o NN being directors of 

ce the company; Sir 

ID. Benjamin Browne, 

wed Prof. Weighton, Dr. 


R. Spence Watson, 
the solicitor to the 
company, Mr. Mc- 
Lellan, Mr. F. C. 
Kidman, Mr. Little, 
acting ^ secretary, 

TYNESIDE TRAMWAYS AND TRAMROADS and Mr. Phillips, 
|^ ——  — (AUTHORIZED LINES)” officials of the 

+ TYNESIDE SYSTEM SHEWN THUS { TRAMWAYS company ° Mr. J. 
%% шшш S. Watson, manager 
TYNGBIDE TRAMWAYS NOT YET CON3TRUCTEO «e of the Electric 
Supply Co.; Mr. C. 
Turnbull, engineer 
to the Tynemouth 
Corporation; Mr. A. B. Walker, manager of the 
Walker and Wallsend Supply Co.; and representing 
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TRAMBROAD: TRACK BEFORE BALLASTING. 
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nine-mile run was 
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Mers. Dick Kerr & Co., Messrs. John A. Hay, for the per- 


- manent way, and Sydney G. Redman, overhead equipment. 


Cross-SECTION OF TROLLEY WIRE TRaMROAD Ralt; Свозв- 
AND MECHANICAL EAR. SECTION OF JOINT. 


Тһе tramcars were drawn up at Gosforth station and very 
neatly decorated. Mrs. Watson-Armstrong set the first car 
in motion, and the others to the number of five followed at 
short intervals. The 
trip was made under 
the most, depressing 
weather conditions, 
but without the 
lest hitch. The 
жш is never 

eavy, with one 
exception, the 
Church Bank at 
Wallsend, but that 
was surmounted 
withont the least 
‘difficulty ; the de- 
‘scent of the bank 
was taken as an 
opportunity to test 

e power of the 
brakes, which acted 
admirably. The 


covered in about 40 
minutes, inclnding 
‘stoppages. On the 
return journey the 
Wallsend sub- ` 
station was visited, Ser 
and prior to iii 
luncheon at the car 
sheds at Wallsend, 
the Neptune Bank 
works of the Newcastle-on-Tyne Electric Supply Co. were 
Visited. 

At the conclusion of the luncheon, after the usual loyal 
toasts, the chairman (Mr. Watson-Armstrong) gave the 
“ Local Authorities," and said that not only the shareholders 
but also the public would benefit by the new means of 
locomotion which had been formally placed at their disposal 
that day. The authorities through whose districts the 
tramways passed were Gosforth District Council, Tynemouth 
Rural Council, the Corporation of Wallsend, the Urban 
District Councils of Willington Quay and North Shields, and 
the Corporation of Tynemouth, as well as the County 
Council of Northumberland. In the whole of the negotia- 
tions which had to be gone through before the Tramways 
became an established fact, the authorities had stood by them 
and helped them in their venture, and the company had 
always endeavoured to meet the wishes as far as was prac- 
ücable of the local authorities, believing that their 
interests were largely coincident. The Act authorising 
the construction of the first part of the present system 
from Gosforth to North Shields obtained the Royal consent 
in the middle of August, 1901, and by November of the 
“ame year the the contracts had been let for the whole of the 
permanent way, for the cars and for the sheds, and arrange- 
ments Were at once entered into for the supply of elec- 
icity by the Newcastle Electric Supply Co., the Walker 
and Wallsend United Gas Co., and the Tynemouth Cor- 


BSusz-STATION AT GosFORTH. 


poration. The widening of Willington bridge threatened 
serious delay, and they had had to usea single line only, 
until the change was effected. The portion of line from 
Wallsend to North Shields had been open since September 
4th, and they had been running a regular service of cars, 
although owing to the non-delivery of the cars, and the 
difficulty in regard to the bridge that he had mentioned, they 
had not been able to run so efficient a service of cars as 
they should have wished. Yet despite the fact that 
they could not run cars on Neptune Road, or 
Gosforth Road, could not cater for any traffic in the 
direction of Newcastle, and had no early morning cars, their 
receipts had been very satisfactory, and had fully realised 
their most sanguine expectations. The gap between their 
system and Newcastle would be filféd up within twelve months 
by the Newcastle Corporation, and he hoped that as the 
results of the company’s receipts between Willington and 
North Shields the Newcastle Corporation would at ‘once see 
the financial desirability of establishing mutual running 
powers so that a through service to Newcastle would be 
expedited. They had entered into negotiations with the 
Tynemouth Tramway Co., whose gauge was, unfortu- 
nately, different 
from that of the 
| | r Tyneside Co., for 
„% И) cheap transfer 
me 27] tickets. They hoped 
nde, to open the Gos- 
ТЕ IT NEN 3 forth extension this 
= | l year. In conclusion, 
he mentioned that 
the tramways were 
opened within eight 
months of the first 
breaking of the 
ground, which ex- 
pedition was largely 
due to the energy, 
forethought and 
ability of Mr. Mc- 
Lellan, who, com- 
ing with a high 
reputation, had 
enhanced it. 
Mr. Wm. Boyd, 
Mayor of Wallsend, 
responded to the 
toast, expressing bis 
appreciation of the 
great value of the 
undertaking. He 
regarded municipal 
trading with great 
disfavour, and did not think any municipality could have 
achieved that which the company had done. 
Dr. Spence Watson proposed a vote of thanks to Mrs. 
Wateon-Armstrong for opening the tramways, and to Mr. 


TBAMWAY RAIL; CROSS-SECTION AT JOINT. 


Watson-Armstrong for presiding, and said he thought they 


saw in that extension of the tramways the solution of the 
housing of the poor problem. 
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Mrs. Watson-Armstrong, in her reply, said that as they 
were riding along in the cars that morning, she could not 
but contrast the luxury of the cars with the squalid houses 
and the narrow streets through which they passed, and she 
did hope that the tramways would be the means of enabling 
the workmen to find fresh fields where they could get bright 
and comfortable homes. 

Mr. Wateon-Armstrong having briefly replied, the function 
terminated, and the party returned to the city by special 
train, 


THE WOLVERHAMPTON EXHIBITION. 


(Concluded from page 573.) 


Messrs. W. Sisson & Co., of Gloucester, have one of their 
high-speed engines in the Power Department, coupled to a 
multipolar generator by the Lancashire Dynamo and Motor 
Co., Ltd., of Trafford Park ; the set is shown in the accom- 
panying illustration. The engine is of Messrs. Sisson’s 
patent compound two-crank double-acting enclosed type, 
with automatic lubrication, patent automatic expansion 
governor, and self-adjusting connecting rods. The cylinders 
are 9} in. and 15 in. in diameter, with a stroke of 9 in., and 
the engine gives 130 to 155 B.H.P. at 400 revolutions per 
minute. The Sisson engine is well known to our readers, 
who will find cross-sectional drawings of it in our issue of 
May 24th, 1901; the originality of ite design renders it of 
more than ordinary interest. The high-pressnre cylinder 
partly overlaps the low pressure, to bring the cranks close 
together and to reduce vibration and friction. Both piston 
valves are worked by one eccentric and rod, the lead and 
throw of which are varied by the governor, which is adjustable 
by hand while the engine is running. A very ingenious 
device keeps the connecting rod bushes (at both ends) 
exactly tight enough, the adjustment being automatically 
made every revolution. A large door gives ready access to 
the crank chamber. 

The dynamo is of the Lancashire Dynamo Co.’s standard 
6-pole type, suitable for light and power supply, giving 360 
amperes at 250 volta. 

The yoke is of cast-steel, divided in the horizontal plane. 
The field coils are former-wound, insulated with press- 
spahn and taped, the shunt coil separately from the series; 
they are supported in such a way as to permit the air to 
circulate freely inside and outside. The armature is of the 
slotted drum type, with ventilated core carried on a cast- 
iron sleeve, which extends from the outer bearing to the 
coupling, of which it forms part. The armature is wound 
with formed coils, held in place with wooden keys and steel 
wire bands. The commutator connections are flexible, to 
avoid breakage. The brush-holder gear is of specially sub- 
stantial design, the holders being carried by a casting which 
supports the spindles at both ends ; there are no screws in 
the brush holder which might work loose. The dynamo is 
guaranteed to stand an overload of 20 per cent. for two 
hours, and to rise in temperature in any part not more 
than 70° F. after six hours’ run at full load. 

Besides this dynamo and one at 
Messrs. Crossley’s stand, the Lancashire 
Dynamo and Motor Co. have motors 
of 9, 18 and 20 B.H.P., of the enclosed 
ventilated type, driving exhibits at 
some of the stands. These motors 
are of the same general design as the 
dynamo described above. 

Messrs. CROSsLET Bros.’ chief 
exhibit consists of one of their special 
high-speed gas engines for electric 
lighting, size UE. This is an engine 
built to give about 45 effective 
horse-power as an easy working load 
when running at a speed of 220 
revolutions per minute. It has a very sensitive high- 
speed electric light 5 and one exceptionally heavy 
fly-wheel, 8 ft. in diameter, which, on account of its 
weight, is supported on each side with suitable bear- 
ings. The crankshaft of the engine is fitted with heavy 


balance weights to reduce vibration. The engine is fitted 
with Crossley's patent double tube ignition, both tubes being 
in constant operation ; Bhould one give out, the work is con- 
tinued by the other, and the faulty tube can be replaced 
without stopping the engine. At one end of the crankshaft 
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CROSSLEY Gas ENGINE. 


is coupled, by means of a patent Raffard " elastic coupling, 
a Lancashire Dynamo Company’s six-pole machine, givin 
150 amperes at 220 volte. The whole forms an extremely 
compact arrangement. M 

The other engines consist of medium sized standard 
engines, and one of the smallest of Messrs. Crossley’s gas 
engines, size H, giving $ actual horse-power. This little 
engine is fitted with & governor and all modern improve- 
ments and appliances, and is built on exactly the same lines 
as the larger engines. An M type engine, of about 7 actual 
horse-power, is exhibited, and one of the firm's medium 
sized oil engines, type 00, giving 7 actual horse-power. The 
workmanship and material are, of course, of Crossley’s usual 
high standard. 

We have already described the generators exhibited by 
the ELECTRIC CONSTRUCTION Co., of Wolverhampton, in the 


LANCASHIRB Dynamo COUPLED TO SISSON ENGINE. 


power department; a direct-current transformer of the firm's 
manufacture is also in use, as a balancer on the three-wire 
system of the Exhibition. This machine is capable of deal- 
ing with an out-of-balance load of 200 amperes at 230—250 
volta. | 
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At the E. C. C. stand close by, a large and varied exhibit 
is shown. A small motor, made by the firm's predecessors, 
which has been at work for 20 years driving shafting, with 
no repairs beyond renewal of the commutator, is probably 
unique. In sharp contrast with this is the armature frame 
of a 1,600-Kw. two- phase alternator, of which two have 
been supplied to the Leeds Corporation. The Higbfield 
reversible booster, for which the firm has the sole manufac- 
turing license (under the Chloride Electric Storage Syndi- 
cate, Ltd.) is represented by a machine rated at 280—450 
amperes at 280 volte. 

Numerous motors are shown, of various sizes and types ; 
one of these, a 5-B.H.P. iron-clad “ Bushbury” motor, is 
coupled to а three-throw plunger pump, by Messrs. Hayward, 
Tyler & Co. Another “ Bushbury” motoris fitted witha Bodley 
worm gear, reducing the speed from 1,000 revolutions per 
minute to 50. There are several examples of the ** Stafford- 
shire” pattern, which the company has lately standardised, 
to meet the demand for multipolar machines, and the firm's 
polyphase motors, of powers from 24 to 15 B.H.P., are well 
represented, with starting switches, transformers, &c. A 
rotary converter similar to several supplied to the Corpora- 
tion of Halifax is shown. An extra-high pressure transformer, 
taking 350 volts on the primary and giving up to 40,000 
volts on the secondary, has been arranged with a high pres- 
gure switch to give striking experiments with long arcs ; 
another transformer, of 60 KW. capacity, is stated to have 
an efficiency of 98 per cent., with a voltage drop of 1 per 
cent. The whole forms probably the largest collection of 
exhibits shown in the Machinery Hall. | 

The Sanpycrort Founpry Co., LTD., exhibit an air com- 
pressor, with * Daw ” patent balanced valve gear, driven by 
а four-pole semi-enclosed motor of 14 B. H.P., running at 500 
revolutions per minute at 500 volts. A special type of 
enclosed liquid starting switch is used with this motor ; this 
starter is provided with no-voltage and overload automatic 
release, and has been supplied by the company to several 
colliery and other installations, An air-driven rock drill— 
the * Little Hercules Baby "—for gold mining, &c., forms 
another exhibit, and to complete this class of machinery a 
model of ап electrically-driven quartz crushing mill, 
with 10 stamps, is shown. An  electro-magnet 
capable of lifting 1 ton, for use with & crane, is of interest ; 
it is entirely iron-clad, of the company's own design, and is 
very useful for the rapid handling of iron or steel castings, 
plates, &c. 

Messrs. JosEPH Wricut & Co., of Tipton, showed 
anumber of the Excelsior, Simplex and other feed water 
heaters, filters, crane chains and hooks, and installed three 
feed water heaters of different types in connection with the 
steam generating plant of the Exhibition. 

Messrs. D. SeLBY BIGdE & Co. showed a 200-H.P. 
dynamo, coupled to a vertical enclosed high-speed engine 
built by the Anderston Foundry Co., Ltd., of Glasgow. 
This engine, we believe, is practically the same as was 
exhibited at the Glasgow Exhibition last year, and which 
we illustrated in our issue of September 13th, 1901. 

The dynamo is of the six-poie compound-wound type, 
runs at 400 revolutions per minute, and gives 670 amperes 
at 230 volts; it is capable of enduring an overload of 
25 per cent. The combined plant has an efficiency of 
824 per cent. 

Other exhibits of Messrs. Selby Bigge are a main switch- 
board, electric shipyard winch, and motors of various types. 
The winch has two winding drums, one capable of hauling 
two tons at 40 ft. per minute, the other 14 tons at 60 ft. 
The motor has an efficiency of 92} per cent. ; it is of the 
keries-wound type, the gear running in an oil Ба. The 
Whole exhibit illustrates a complete transmission plant from 
engine to arc and glow lamps and motors. 

Messrs. E. GREEN & Son, Lrp., of Manchester and 
Wakefield, show one of tbeir well-known economisers, of 
132 tubes and 1,920 sq. ft. of heating surface, suitable for 
à pressure of 200 Ibs. per sq. in. Actual tests on these 
ch have resulted in their bursting at 3,136 and 3, 360 Ibs. 

sq. in. 

Mxeens. J. Вноркв & Sons, of Wakefield, have a large 
exhibit of power presses for punching and stamping 
sheet metals. A special feature of these is their safety 
clutch, giving a single stroke when desired with absolute 


the energy formerly cost £7 pe 


certainty, The edges of the dies are specially shaped to 
withstand hard wear, and are easy to renew, and the materials 
employed throughout are of the highest quality. 

The stand of the New Brotberton Tube Co., Ltd., is 


composed entirely of the firm's ** Excelsior " enamelled steel 


tubes and fittings for electric wiring. 

An interesting exhibit is the Dürr boiler, installed by 
Мв. Јонх Тномрѕом, of Wolverhampton, in the boiler 
plant of the Exhibition. As is well known, this is based 
upon the Field tube principle, having inclined water tubes 
joined at one end only to the steam drum. Inner tubes of 
thin sheet-iron, concentric with the outer tubes, and opening 
into & separate part of the header, provide for circulation. 
To illustrate this construction, a section of one of the actua. 
tubes is exhibited. 

Messrs. Babcock & Wilcox, Ltd., have supplied one of 


their well-known boilers, fitted with their feed-water purifier 


and chain grate stoker; and Messrs. Edwin Danks & Co. 
(Oldbury), Ltd., have two of their Cahall” vertical water- 


tube boilers in operation. 


ELECTRIC TRACTION NOTES. 


(Continued from page 622.) 


Oldham.—The T.C. decided to rescind a resolution passed 
on April 2nd authorising application to the B. of T. for power to 
borrow £57,862 for certain tramway purposes, and in lieu thereof 
passed a resolution applying for £38,279 9s. 9d. to cover expenditure 
on tools, plants, &c., used in the construction of the tramways and 
for the erection of car depóte in Neville Street, Glodwick Road, and 
Copsler Hill Road, and for £26,010 13s. 1d. to cover the extra cost of 
the reconstruction of the permanent way in connection with the 
tramways existing at the passing of the Oldham Corporation Act, 
1899, in consequence of laying down double track in lieu of single 
track as originally intended, and also of the provision of extra span- 
wire standards and electrical equipment. 

The Corporation Tramway system is being rapidly extended. 
Several new lines, including the Ripponden Road and the 
Henshaw Street and Obadderton section, have been completed 
and will be opened for traffic immediately. The Featherston 
Road and Union Street section will probably be ready for opening 
by the end of the year. 

At the last meeting of the Т.С. a statement was made 
by the chairman of the Tramways Committee (Alderman 
Chadwick) with regard to the finances of the tramway undertaking. 
Over 196,000 passengers represented a normal week's traffic. They 
were running more cars, carrying more passengers, and, with tbe 
developments at the electricity station, they were practically 
reducing the amount they were paying per car for energy. Whereas 
т week per car, it was now under £6. 
He hoped that at the end of the financial year he would beable to 
say they had wiped off their debit balances, and had prospects of 
making a good profit. They were losing money on two sections cn 
every car run, and he trusted that the management would give there 
attention. The average number of cars on the system, workir g 
16 hours per day, was 43, and the average earnings per саг per wet k 
were £23.. The working expenses and the cost of energy, taking 
the past eight weeks as the basis of calculation, were £723 per week, 
and interest amounted to £340, making a total expenditare per 
week of £1,063, whilst the earnings per week were approximately 
£1,000. 


Peterborough.—The B.E.T. Co. was to have had its 
system of tramways at work at Peterborough by this time, 
but the works are far from complete, and it will bo at least a 
couple of months before the first section will be in working order. 
The T.C., which is supplying the motive power, has just put down 
a special plant under the direction of its electrical engineer (Mr. 
Gill, C. E.). Under the agreement with the B. E. T. Co., the T.C. bas 


the option of using the trolley wire columns for electric lighting 


purposes. 

Rochdale.— The T. C. on October 2nd decided to serve 
the necessary notices on the Tramway Co. for the purchase of its 
undertaking. 

Rotherham.—The relative qualities of basic and acid 
steel for tramway lines and fishplates were again discussed at 
length at the meeting of the T.C. on October lst. Mr. Hirst, in 
moving that the rails and plates being delivered should undergo 
bending, tensile and chemical tests, stated that although Prof. 
Kennedy, who had sanctioned the substitution of basic for acid 
steel, said that the cost and quality of each were about the same 
steel manufacturers of Sheffield and Rotherham expressed the 
opinion that basic rails would not wear so well and were much 
cheaper than those made by the acid process, His opinion was that 
the difference in cost was 10s. per ton. Mr. Jenkinson, in seconding, 
drew attention to the fact that the Tramway Committee of Sheffield 
Town Council on April 15th last, after recommending the purcbase 


————— (C . — ERU; 


628 


THE ELECTRICAL REVIEW. (уо. 51. No. 1,298, Ocrosmm 10, 1902. 


— (A —— — áÁ————— —öh—Düm mũm — — — — 


of 200 tons of basic steel rails at £6 158. per ton, decided to pur- 
chase 1,000 tons of basic steel rails from the Barrow Hematite Co. 
at £7 78. 6d. perton. Applying these prices to Rotherham, where 
1,300 tons would be required the difference would amount to 
£812 10s.; the difference, however, between the Rotherham con- 
tract price of £7 11s. За. and that of £6 15s. at Sheffield, was 
168. 3d. per ton, or a total of £1,056 5s. The Mayor (Alderman 
Winter) said he had the utmost possible confidence in the integrity 
and ability of the consulting engineers, Messre. Kennedy and 
Jenkins. He had most excellent authority for stating that there 
was no diíference whatever between basic and acid steel when used 
for railway purposes; for boiler plates basic steel might not be £0 
good. The difference in cost which had been referred to was 
largely owing to the ure of the Dicker joint, which was specified in 
the contract. The motionto bave the rails and fishplates tested 
was carried by 11 votes to 9. "m 


Selby.—The Riccall and Escrick R.1).C.'s have appointed 
a Joint Committee to carry out the construction of a light 
. railway from Selby to Stamford Bridge, which was sanctioned in 
July last. The line must be completed in thrce years. 


South Shields.—IJn connection with the preparation of 
the new Bill to be promoted in the next session of Parliament for 
the construction of electric tramways in South Shields, a northern 
correspondent states that he bas it on good authority that a com- 
promise has been arrived at as to the question of municipalisation, 
which has been a very vexed one since the matter was first taken up. 
The present arrangement is that the Town Ccuncil will first of all 
advertise for tenders from private companies to тип the cars and 
then submit the highest of those tenders to the public for their 
decision as to whether they will accept the offer of the private com- 
pany or prefer that the Corporation should run the cars themselves. 
It is stated that the Committee arrived at this resolve unanimously. 
At the meeting of the Council onthe lst inst , Alderman Lawson 
asked that that part of the report of the Parliamentary Committee on 
the Bill should be deferred until the Committee had completed its 
work, as the matter was now under the consideration of the town 
clerk and their legal advisers. This course was agreed to. 


Southampton.—The T.C. has decided to apply for а 
loan of £7,310 for the construction and equipment of an electric 
tramway to Brook Inn, Hampton Park. i 


Steyning. West.—The R D.C. has decided to sanction 
the scheme of the tramway company for that portion of the Hove— 
Worthing electric tramway running tbrough the Council's district 
from Kingston-by-Sea to Lanciug. 


Stourbridge.—At a meeting of the Council last week, 
a letter was read from the Dudley, Stourbridge and District 
Electric Traction Co., relative to tbe application of the Councilto 
run thrcugh trem cars between Stc urbridge and Kingswinford; and 
the ccmpany stated that owing to the restrictions the Council had 
imposed on the tro ffic throvgh High Street, Stourbridge, the com- 
pany could not see their way to run tke through cars as had been 
suggested. The letter was referred to the Railway Committee for 
consideration, Mr. Haskew remarking on the inconvenience to the 
public in having to change cars at Brettell Lane. 


Tipton.—The В. of T. baving acked the U. . C. for its 
observations in respect to the applicaticn of the B.E.T. Co. for the 
renewal of the licente to use steam power on the South Stafford- 
shire tramways for a further 12 months, the Council bas decided to 
recommend that the license should be rerewed for six months only. 

It was reported at the meet ing of the U. D. C. on September :0th, 

that the reconstruction of tbe iramwsy from Dudley to West 
Bromwich for electric traction would tbortly be ccmmenced, ard 
would probably be ccmpleted in three or four monthe. 


Torquay.—The T.C. Jast week discussed at great length 
the question of providing electric trams for the town. The Elec- 
tric Lighting Committee recommended that when the expenditure 
on the first section constructed amounted to £50,000 for tracks and 
equipment, but not including power station, no further outlay 
sbould be made in respect of the other section scheduled in the 
Bil, until it was ascertained that the outlay was remunerative. 
The estimate for constructing 12 routes (8 miles 710 yards) was 
stated by the electrical engineer (Mr. P. Storey) to be £69,285, and 
an approximate estimate of working five miles, to cost £50,000 with 
cars, showed a 10:8 of £109 per year. Ву 16 votes to 10 the whole 
question was referred to a committee. 

The Power and Traction Co. bas offered toenter into an agree- 
ment with the T.C. to construct and work the tramways under the 
Council's order, guaranteeing the interest and sinking funds, and 
sharing the profits. The Council has replied that if they decide to 


lease the tramways to a company, the Power and Traction Co. will. 


have an opportunity of submitting an offer. 


Truro.—It is proposed to construct an electric tramway 
from Truro railway station to Malpas. The line will be 2 miles in 
length, and will run along the banks of the River Fal. 


Tube Ventilation.— According to the Daily Chronicle 
an extensive echeme for the complete ventilation of the tunnels of 
the Central London Railway bas been prepared by Sir Benjamin 
Baker, the company’s consulting engineer. The scheme, it is under- 
stood, provides among other things for the placing of air pipes 
through the entire length of the tunnels and the laying down of a 
special pumping plaut at the generating station at Shepherd’s 
Bush. | 


West Bromwich.—The T.C. on October 1st decided to 
recommend the B. of T. to renew the license of the South Stafford- 
shire Tramways Co. for the use of steam cars for only three months 
in view of the probability of the system of electric traction in the 
borough being completed within that period. 


Wolverhampton.— Our correspondent says that soon. 


` after 10 o'clock on Saturday evening, the whole of the electric tram- 


cars were suddenly brought to a standstill. It appearsthat at the gene- 
rating Station of the Corporation two of the suction pipes connected 
with the pumps became clogged, and consequently the steam power 
went down to such an extent, that the electric current could not be 
maintained. It was after midnight before the current was restored, 
and since then the cars have been working without any hitch. It 
is stated that, it being Saturday night, the traction storage battery bad 
been partially discharged during the heavy load fo relieve the 
engines somewhat, and when it was called проп {о take the whole 
tram service, it ran out in a few minutes. No private lighting was 


affected by the collapse, the lighting storage battery-taking the whole - 


of the work without mishap. 


Yarmouth,.—It is said that the financial results of the 
first quarter's working of the electric tramways show receipts £4,100, 
and surplus £2,125, presumably without considering interest, sink- 
ing fund, and depreciation. | 


Yeadon.— CLoosing between the schemes of Messrs. 
Le Maitre & Parker, and Messrs. Dick, Kerr & Co., for the Leeds 
to Guiseley tramway, the Yeadon District Council has decided 
unanimously to give ita support to that of the first-named firm. 


TELEGRAPH AND TELEPHONE NOTES 


Durban Telephones.— Acting upon the report of the 
brrough electrical engineer, the committee of the Durban Corpora- 
tion appointed to consider bis recommendations lately brought up a 
report that they be approved so far as forwarding indents for cables, 
poles ar d overhead wires, and the equipment of the excbange, and 
sanctioned the proposal tbat the Telegraph Manufacturing 
(Colonial) Co., Ltd., the Western Electric Co., Ltd, and the 
Ericsson Co. be invited to forward particulars and prices. When 
the report came before the Corporation it was referred back to the 
whole Council in committee for further consideration, the Mayor 
remarking that the total cost would amotut fo £80,000.. In the 


meantime, the Government and Corporation bave come to logger- 


heads, as it would seem that the former, who originally desired to 
obtain control of the telephone system of the Colony, bave in hand 
a project for establishing an exchange of their own at the Point to 
connect all Government departments and military and transport 
offices, and later on Maritzburg and all other Government depart- 
ments in the Colony. The two schemes are quite unnecessary, and 
if the Government persevere with theirs it will have the effect of 
seriously interfering with the Corporation system."— British and 
South African Export Gazette. E 


Hendon Telephones.— Over two years ago the National 


Telephone Co. obtained the names of a considerable number of 
probable subscribers. A house was bought for a telephone exchange, 
but now the company state that they are unable to carry out the 
orders and refer the intending subscribers to the G. P. O. The latter 
expect to make connection with Hegdon in two years. 


London Telephones.—As an outcome of the dispute - 


between the Pattersea Borough Council and the Postmaster-General 
respecting the proposed connecting of the Post Oftice telephone 
exchange system with that of the National Telephone Co., a 
conference of London Borough Councils was held at the Town Hall, 
Battersea, on Tuesday. Twenty-seven London public bodies were 
invited to send delegates, but only about 12 delegates attended. 
The conference elected delegates to form a deputation to wait on 
the Postmaster-General. | 

Manchester Telephones, — А municipal telephone 
service, on lines similar to those established in Glasgow, has long 
been desired by an influential section of the Manchester City 
Council. Some time ago a committee was appointed to consider 
by what arrangements the existing service could be improved. At 
a meeting held а few days ago by this committee, presided over by 
Alderman Southein, a resolution was proposed asking the City 
Council to open negotiations with the National Telephone Co., with 
a view to tke acquisition of their undertaking in the Manchester 
area, and the establishment of a municipal service. The matter 
was fully discussed, and on a vote being taken the proposal was 
rejected. 


The Pacific Cable.—Rcuter’s representative at Victoria 
(B.C.) telegraphed on Monday that the Colonia buoyed up the end 
of the Pacifie cable one mile off Fanning Island at 11 o'clock that 
morning. The total length of the cable is 3,445 miles, being 85 
miles less than was anticipated." This marks the completion of the 
longest stretch of the new all-British Pacific cable, the total length 
of which is about 8,200 miles. 
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Portsmouth Telephones, — Although the formal 
opening of the Corporation telephone system will not take place 
until next month, everything is now ready. Up to the present time 
the completed area covers a large part of the borough. Most of the 
female operatora who have been engaged have had experience of 
similar work on the N.T.C. aud elsewhere. 


Iheffield Telephones.— The Postmaster-General bas 
intimated that he is willing to graut a telephone license to Sheffield 
T C. on certain terms and conditions. 


Submarine Cables in Warfare.—“ We note that, 
according to some journals, a new war scare in Euglaud relates to 
the possibility of her submarine cables being cut in the shallow 
waters off the coast of Nova Scotia Evidences of British agitation 
on this subject have not fallen under our own observation, lat the topic 
ia an interesting one, and if it bas not indeed been considered by the 
British Admiralty and military authorities, we should, indeed, be 
astounded. We are not so sure, however, that grappling for cable 
in the shallow waters off Nova Scotia is altogether the easy and 

leasurable pastime depicted. It is said that a French man-of-war 
lay off the coast in 1899, ready to start cable cutting in case of war ; 
but we surmise that there were one or two English cruisers around 
the corner. If we had cable cutting to do, we think our preference 
would be for the sunny Caban coast and Spanish sharpshooting 
rather than the foggy banks and rocks of the upper North Atlantic. 
Besides, even when the coast is ‘clear,’ in more senses than one, 
we have known cable ships fitted with cabling appliances and 
expert crews waiting for weeks before they dared or could start 
operations for repairing cable or laying new sections. Hence, when 
it is urged that ‘an ordinary sea-going tug would do the work 
within 24 hours, and within another day could have every one of 
them broken,’ we must be excu:ed if tbe opinion is offered that the 
suggestion did not come from a submarine cable engineer."—New 
York Electrical World and Engineer. 


The Transmission of Telegrams.—The Times pub- 
lishes the following account of a recent development in the London 
telegraph service, from a correspondent :— 

A new and very important arrangement for the transmission of 
telegrsms in the metropolitan area, which embraces the whole of 
Greater London, will shortly come into operation at the Central 
Telegraph Office. Hitherto it has been impossible for one outlying 
office within the metropolitan area to communicate direct with any 
other outlying office, no matter how long or short the distance, for 
no two offices had sufficient interchange of telegrams to justify the 
maintenance of an exclusive wire between them. Therefore, the 
transmission of a telegram from one office to another involved an 
intricacy of workiog which it is now hoped will entirely disappear. 


The problem of abolishing intermediate transmission has been con- 


tinually under the consideration of the Post Office officials for many 
years, The system now being gradually introduced owes its incep- 
tion to Mr. J. C. Lamb, the second secretary of tbe Post Office, who 
for a long time has been at the head of the telegraph department. 
Itis a combination of an improved telephone switchboard and 
service signals with the existing Morse telegraphs. A few years 
ago Mr. Lamb saw something of the kind working ia Belgium; in 
fact, even in Englaud the switching of smaller offices on to main 
lines was in force when the Goverument took over the telegraphs in 
1870, but ав the traffic grew it was found to be too cumbersome, and 
was abolished. Recently Mr. Gavey, епріпеег-іо chief, and Mr. 
Trenam, now controller of the Central Telegraph Office, accom- 
panied by Mr. Purves, of the engineer in-ebief's department, made 
careful inquiries on the spot as to the possibilities of the Belgium 
system of intercommunication in relation to the metropolitan area, 
and, although the system as it existed was quite inadequate to the 
enormously larger traffic in London, it suggested the adaptation 
now about to be tried, the electrical and mechanical details of which 
have been worked out by Mr. Purves. 

At present all messages from one part of London to another hive 
to be retransmitted at the Central Telegraph Office. Under the new 
system this complicated work and consequent delay will be avoided. 
Fach telegraph office in the metropolitan area will have a number. 
If an office, say, at Islington, has a message for Clapham, the 
operator at Islington will touch a special indicator key, on the top 
of which a white star will immediately appear. The touching of 
the key also lights a small glow lamp under Islington's number on 
the switchboard attbe Central Telegraph Office. The operator at 
the switchboard inserts a piug, 80 a3 to connect with Islington, and 
that actuates the indicator key, and the white star disappears, thus 
informing the operator at Islington that his call is being answered. 
Then he replies by telegraphilg the number of the Clapham office, 
and the Central operator, by switching on in the ordinary way, con- 
necta Islington aud Clapham, and the message is thereupon trans- 
mitted direct from one office to the other. When the message has 
deen transmitted, both offices depress their indicator key, which 
lights a clearing lamp at the Central office, when the operator at 
once disconnects. 

It is intended to introduce this system gradually, and for the 
present only 138 offices, or about one-quarter of the total in the 
metropolitan area, are being included in the experiment. The 
Whole system, it may be mentioned, will be worked by one set of 
Accumulator batteries at the Central Office. 


Wircless Telegraph y.—It was rumoured last week that 
s Marconi Co. had got a message through at Cape Breton from 
mall station, but the company says that it has done no such 

ing, аз its apparatus at Cape Breton is not yet completed. 


Telegraphic Interruptions and Repairs :— 


INTERRUPTED, REPAIRED. 


Latakia-Cyprus ae . е е ee ee on June 20, 1499 ee ee 
Communication with Carthagena and Barran- 
quilla (Columbia) 25 is v .. Dec. 8, 1900 
Trinidad- Demerara No. 1 ee eo ee | 
ВЕ Lucia-Grenada ee ee ее ee е 
ominica-Martinique .. € vs n .. Ma 1902 oe 
Bt. Lucis Martiniqua ка š - : des 
Guadeloupe-Martinique е is ae s oe ee 
Santa Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902 .. T 
Puerto Plata-Martinique .. . Jo .. Jnly 10, 1902 .. . 
Guantanamo-Mole St. Nicholas xs . Aug. 4, 1902 
Cayenne-Pinheiro а ae E we >.. Aug. 18, 1902 .. ` 
Bt. Lucia-Rt. vincent. Sept. 19, 1902 ., 1: 
Gibraltar-Tangiers e i .. Sept. 19, 1902 .. Oct. 4, 1902 


LANDLINES :— 
Route via Hanekin on Persian territory .. .. Feb, 24, 1900 
Communication with Tientsin and Taku via 
Helampo oe os ee ee July 18. 1900 [E ee 
Communication with Ma anham .. .. Bept. 19, 1202 .. à 


CABLES, 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Aston Manor, — October 31st. Condensers for elec- 
tricity works. Sce “Ofcial Notices” to-day. 


Barrow-in-Furness.—October 15th. Two batteries of 
accumulators, two boosters, switchboards, &c. Seo Official 
Notices " September 26th. 


Batley.— October 10th. 240 accumulator cells and 
accessories. See Official Notices " September 20th. 


Batley.— October 28tb. Cooling tower and tank for the 
electricity works. See “ Official Notices " to-day. 


Belfast.—October 10th. Electric motors (12 months’ 
supply) for the Corporation. See “Official Notices " Sept. 19th. 


Blackpool.—October 15th. Coal-handling plant for the 
Corporation electricity works. Mr. C. Furness, Corporation elec- 
trical engineer. | 

Bootle.— October 11th. 
the refuse destructor (Pine Grove) for the Corporation. 
tion, borough electricity works (one guinea). 

Dudley.—October 18th. Arc lump crbone. Sce 
„Official Notices October 3rd. 

Edinburgh.— October 13th. Electrical installation. for 


the Stockbridge wash-houses for tbe Corporation. Specifications, 
&c., £1 1e., from the resident electrical engineer, Dewar l'lace. 


G. W. Ry.— October 16th. Telegraph instruments and 
apparatus, electric lamps, carbons and other stores fur the G. W. Ry. 
See Official Notices October 3rd. 

Ipswich. — October 22nd. (a) Switchboard, motor 
boosters, and connections. (b) Overhead construction for tramways. 
See “ Official Notices " September 26th. 

London.— October 218t. Two chetric саг traversers for 
the L. C. C. tram depóts. Specifications, &c., at Spring Gardens, £2. 


Tenders are wanted for wiring 
Specitica- 


Paris.—October 27th. Competition for supply and 
installation of motors, pumps and generators for water-works. 
—Apply Hotel de Ville, Paris. 


Rotherham.—October 16th. (4) Pipes, feed pump, 


economiser, &c.; (b) switchboard. See “Official Notices” Septem 
ber 26th. 


Shanghai.—October 30th. (а) Two 500-KW. steam 
alternators; (b) switchboards; (c) two condensers and pumps. See 
“ Official Notices " September 12th. 


Npain.— October 19th. Tenders are being invited until 
the 19th inst. by the municipal authorities of Irun (Guipuzcoa 
province), for the concession for the electric lighting of the town. 
Tenders are to be sent to El Secretario del Ay uutamiento de Irun 
(Guipuzcoa), whence particulars may be obtaiued. 


Spain.—October 20tb. The municipal autho. itis. of 
Bonilo (province of Albacete) are inviting tenders until the 20th 
iust. for the concesrion for the electric lighting of the town during 
a period of 20 years. Particulars may be obtained from, and 
tenders are to be sent to, El Secretario del Ayuntamiento de 


Bonillo (Albacete). 


St. Petersburg.—November Ist (14th) The T.C. 
invites tenders for tbe reconstruction of the three town tramway 
lines, hitherto worked by horse traction, with electrical power, and 
the construction of an electric station. The terms of the tender, 
also application forms with particulars, will be sent free at 
once either by post or wire. The last date for the production 
of projects and offers is as above, and applications should be 
addressed: Stadt Amt, St. Petersburg, Russia. 
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Stalybridge.—October 13th. The Stalybridge, Hyde 
and Dukinfield Electricity Board invites tenders for Lancashire 
boilers, economisers, condenser and pumps, piping, crane, &c. See 
‘t t Official Notices September 19th. 


Tien - Tsin. — November 30th. The Municipal 
Secretary at Tien-Tsin is calling for proposals for the lighting of 
the British concessions by electricity. See this column for August 
15th. 


Waketield.—October 18th. Electrical installation for 
the old workhouse buildings for the Guardians. Clerk, Union 
Offices. Specifications, one guinea. 


Watford.—October 14th. Installation for Beech Grove 
Chapel. See “Official Notices " October 3rd. 


Wigan.— October 20th. 
short length of new tramway and a portion of the existing line; (5) 
construction of same; (c) 18 bogie cars, double-deck, four motor. 
See Official Notices September 26th. 


, 


CLOSED. 


Bury (Lanes.).— The T.C. has accepted the tender of 
the St. Helens Cable Company, for tramway feeder cables, and that 
of Mr. Jas. Brunton, of Hull, for constructing the permanent way 
on the Fairfield, Bolton Road, Heywood Street and Knowsley 
Btreet sections. 


Clyde Valley.—It is reported that a contract to the 
value of half a million sterling has been placed with the Westing- 
house Company, London, by the Clyde Valley Electrical Company, 
Glasgow, for the equipment of their two generating stations which 
are to supply electrical power for industrial purposes over an area 
of 755 square miles. The stations will be ready in about 18 months’ 
time. 


Gillingham.—The U.D.C. has decided to instal two 
450-н.р. Willans engines, and one of smaller size, for direct coupling 
to dynamos by the British Thomson-Houston Co. i 


Huddersfield.—The T.C. has placed an order for low- 
pressure Dialite bitumen cables with the St. Helens Cable Co., Ltd. 


Ladysmith.—Messrs. Hubert Davies & Spain's tender 
of £8,328 for lighting the town with electricity has been accepted, 
the whole work to be completed in eight months. The B. and S. 4. 
Export Gazette says that the other tenders were:— 


Siemens Bros. & Co. (incomplete tender) — 


Boult & Bradley .. ss е . . £18,880 
Davey, Paxman & Co. .. - АР is ee 11,952 
Blane & Co. bg me ae x za .. 9,978 
W. Hosken & Co. a А5 a$ és .. 9,036 
S.A. General Electric Company  .. " . 9,006 
Reunert & Lenz .. "n ae qs . . 8,957 
Collins & Kessler st T — ps ee | 8,830 
Macartney, McElroy & Co., Ltd. 9 .. 8,810 
Silverton & Co. .. we M 228 P .. 8,750 
Hamilton & Co. oe eae ев ee ee ae 8,417 


London.—The London County Council on Tuesday bad 
under consideration the following tenders for the supply of fuel 
economisers for the power station to be erected at Greenwich :— 


£ в. 
E. Green & Son, Ltd., Manchester (accepted) 4,042 0 


A. Lowcock, Ltd., Shrewsbury .. $ 4,053 0 
Roberts Bros., Dukinfield 2 29 .. 4,165 0 
Goodbrand & Co., Stalybridge .. S 4,288 10 
The Clay Cross (о. .. << A .. 4,300 0 


The successful firm will sub-let the contract for the motors for 
the economiser to the British Thomson-Houston Co. 


Kingston-on-Thames,—The T.C. has accepted the 
following tenders for electricity works supplies:— British Electric 
Transformer Co. for  sub-station switch fuseboards; Messrs. 
Prestwich & Burt, electrical engineers, Kingston-on-Thames, 30 
patent locks for hoisting gear of arc lamps, £97 10s. ; Gilbert Arc 
Lamp Co., 41 double carbon long-hour lamps, £369; 41 automatic 
change-over arc to incandescent switches, £143 10s.; 41 automatic 
cut-outs, £51 53.; +1 main arc switches, £61 10s.; 40 special 
switches for hoisting gear, £25. 


Peterborough.— Messrs. Crompton have received a further 
order from the Corporation for the supply of a dynamo for direct 
coupling to a 450-н.р. Willans engine for supplying power to the 
tram ways. 


Portsmouth.—Tenders for an electric lift, to be erected 
in Portsmouth Town Hall, were on Monday received by the Com- 
mittee. They were four in number, but there was such a wide 
disparity in the figures that the chairman and vice-chairman’ were 
deputed to make inquiries and see two of the firms tendering, in 
order to inspect the class of work they propose to carry out. 


Reading.—The T.C. on October 2nd accepted the tender 
of Mesars. R. W. Blackwelli & Co., Ltd., for sections (A and B) of the 
electric tramways, at £13,477 3s 


(а) Electrical equipment of a 


Salford.—The following tenders were accepted by the 
T.C. on October 2nd for supplies to the electricity works :— Messrs. 
Mather & Platt, Ltd., for two continuous current motors; British 
Westinghouse Co., for alternating current meters; Messrs. Baxendale 
and Co., for solder and plumber's metal, &c. ; Mr. Gilbert Forrest, 
for frames and covers and joint boxes. 


South Africa.— Messrs. Belliss & Morcom have just 
secured a contract for a 450-H P. engine for coupling to a Mather 
and Platt dynamo. The same firm bas also recently been favoured 
by the, British Admiralty with repeat orders for electric light sets 
for the newest type of torpedo boat destroyer, a total of nearly 20 
vessels in all. 


Swansea.—The tender of the Horsfall Company, Leeds, 
at £9,000, has been accepted for the erection of a dust destructor. 


The 8t. Helens Cable Co., Ltd., has secured orders 
from the Tramway Departments of Sheffield and Bury for large 
quantities of Dialite cable. 


Worksop.—The U.D.C. has accepted the tender of 
Mesers. W. T. Glover & Co., Ltd., for electric cables, at £1,189. 


FORTHCOMING EVENTS. 


Friday, October 10th.— At 8 p.m., at Holborn Restaurant. Electro- 
Harmonic Society's first Smoking Concert for the 
new session. 

October 13th. — Institute of Marine Engineers. 
“ Btandardising of Pipe Flanges and Flanged Fittings," 
by Mr. J. R. Ruthven. 


Monday, 


NOTES. 


Feed Waters.—A correspondent writes :—The state- 
ment on page 578 of the ELECTRICAL REvIEw, October 3rd, 1902, 
with regard to well and river or lake waters must not be taken too 
generally. It is only locally that such a statement holds good ; the 
reverse is probably the case quite as often. Well waters are not 
necessarily harder than the waters of a river or lake. Even in 
London, a well sunk into the chalk will produce water of a hardness 
about 6, or Jess than one-third that of the Thames, which flows over 
a chalk country. Generally, also, a well sunk into chalk which 
starts from the surface will supply water of considerable hardness, 
whereas a well sunk into chalk, where this is buried beneath 
the lower tertiary beds (e g., the London clay, Reading, Woolwich, 
and Thanet beds) will be soft. Again, surface waters are by no 
means so generally soft as is claimed, and shallow wells in the 
gravel of the London area are productive of very hard water. An 
example of a lake which is soft in quality is Lake Katrine, but it is 
soft simply because its waters are gathered over a surface of those 
old rocks which so generally do give soft water, not only in 
Scotland, but also in Cumberland and Wales; even much 
newer rocks, as the Milistone Grits of the Pennine Range, 
give waters fully as soft, as evidenced in the Longdendale 
water works of the City of Manchester.  Borings into the 
same rocks will give equally soft water. On the other hand, 
the rivers of Derbyshire, more especially of the Peak district, are of 
so hard a nature that they will deposit lime ealts in their course, 
probably because the spring waters which feed them lose their car- 
bonic acid to some extent as their temperature rises. The shallow 
brewery wells of Burton-on-Trent are an example of shallow wells 
producing the hardest of waters. The truth is that hydro-geological 
conditions vary so rapidly over the face of these islands that every 
case must be considered by itself, and no general statement will bear 
criticism. It is, perhaps, not much known that perhaps the worst 
difficulty with some deep London wells is not lime salts but soda 
salte, which concentrate in а boiler for a long time without sediment, 
and require watching to prevent too dense a concentrate from form- 
ing. Locomotives, if properly worked, can be kept in better order as 
regards boilers than any other steam plant. After being fed with 
hard water until the scale becomes sufficiently troublesome, the 
engine can be sent to another district, or otherwise arranged to take 
water from another tank. The water from the second tank will 
clean out all the scale, and by these means boilers may be kept in 
order. Water from certain -wells in the Wealden area will dissolve 
all the scale got from a chalk well. Geological conditions vary so 
quickly all over the British Isles, that there can be no standardisa- 
tion and no generalisation. The water question depends so largely 
on geology, that the engineer might do worse than make geology a 
subject of study. 


Fly-wheel Accident.—A fly-wheel at the Kelbam Island 
power station of the Sheffield Corporation Electricity Works, burst 
on October 2nd, and a foreman fitter, named Chitty, was killed. A 
35-H.». engine which was being tested ran away, and the fiy- 
wheel broke. At the time of the accident, Chitty was adjusting the 
governor. E | 
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Dustless Roads.—The experiment has been tried of 
oiling a piece of dusty road at Farnborough for the purpose of 
diminishing dust. It costs at the rate of £40 per mile. Ordinarily 
it is said to require £300 annually to keep up a mile of road. The 
question is, Will the use of oil enable this cost to be maintained as 
low? Probably it will, Oil rather points to waterproof conditions, 
and water is a sore destroyer of your ordinary road bed. Frost will 
probably cease to make mischief. It is said that dust has been 
entirely abolished even by the most philistine of motor cars. 
The amount of oil applied to a length of 2 mile was 114 tons of 
Texas oil. This améunt is said not to be enough to damage india- 
rabber tires, but it converte the road surface into a substance like 


linoleum. 


Peter and Paul.—A contemporary in the gas line, 
studying the B. of T. returns, points out that there were 63 elec- 
trical companies in the United Kingdom in 1900, with an aggregate 
capital expenditure of £10,954,188, and their total receipts for public 
lighting in that year were only £30,235. In the same year 165 
local authorities, having a united capital of £14,943,122, drew 
£194,427 for public lighting. The inference drawn by our contem-. 
porary is that electricity is used for street lighting in order that 
municipal electricity may show a profit. The extra money which 
the ratepayers pay for the light appears in the balance-sheets as 
profits; e.g., Worcester ratepayers in 1900 paid £200 less for street 
lighting by gas, but £1,583 more for electricity. The reasoning is 
ingenious; it fails, however, in one particular—that the “extra 
receipts” have an awkward habit of appearing in the balance-sheets 
as deficits, At Worcester the alleged profit—no reserve fund being 
formed—in 1900 was £4. 


Will.—The will of Mr. Joseph Tangye, J.P., one of the 
founders of the Oornwall Engineering Works, Soho, Birmingham, 
who died on May 28th last, aged 75 years, shows that the estate has 
been valued at £13,116 gross, and £7,910 net. i 


Scholarship Awards.—The Clothworkers’ Scholarship 
of £60 & year for three years, awarded on the results of the matri- 
culation or entrance examination of the Central Technical College 
of the City and Guilds of London Institute, has been awarded to 
W. H. Grinsted from Horsham Grammar School, who obtained first 
place atthe examination. Free studentships have been awarded by 
the Institute to W. M. Hooton from King’s Lynn Municipal 
Technical School, L. G. Morse from Marlborough College, and 
Н. К. B. Reed from the South-Western Polytechnic, who came next 
in order of merit. 


Single-Phase Railroad in the States.—The greatest 
novelty in the equipment of the railroad between Baltimore, Wash- 
ington and Annapolis will be the use of single-phase motors. How 
these are to be applied has not yet been given out. 


The Quality of Commercial Carbide of Caleium.— 
À pamphlet has just been issued by the English Acetylene Associa- 
tion, a body which was formed early in the present year “ for the 
advancement of acetylene engineering and manufacture in the 
interests of the public and of the industry," containing regulations 
as to calcium carbide, acetylene generators, and purifiers and puri- 
fying materials for use in conjunction with acetylene installations. 
The two latter sets of rules hardly concern us, although for the most 
part they seem well drawn up; but the regulations governing the 
merchantability and examination of carbide appear of sufficient 
merit and importance to be worth reproduction. They ran as 
follows:—The carbide shall be guaranteed by the seller to yield 
when broken to standard size, i. e., in lumps varying from 1 to 2'5 in. 
or larger, not less than 4:8 cub. ft. per lb. at a barometric pressure of 
0 in. and temperature of 15°55° C. Carbide yielding less than 
48 cub. ft. in the sizes given above shall be paid for in proportion 
to the gas yield, i.c., the price to be paid shall bear the same relation 
to the contract price asthe gas yield bears to 4 8 cub. ft. per lb. The 
customer shall have the right to refuse to take carbide yielding in the 
uzes mentioned above less than 4'2 cub. ft. per lb., and it shall lie, in 
case of refusal, and as from the date of the result of the analysis 
being made known to either party, at the risk and expense of the 
teller. The carbide shall not contain higher figures of impurities 
than shall from time to time be fixed by the Association. No 
guarantee shall be given for lots of less than 3 cwt., or for carbide 


· crushed to smaller than the above sizes. In case of dispute as to 


quality, either the buyer or the seller shall have the right to have 
one unopened drum per ton of carbide, or part of a ton, sent for 
examination to one of the analysts appointed by the Association, and 
the result of the examination shall be held to apply to the whole of 
the consignment to which the drum belonged. A latitude of 5 per 
cept. shall be allowed for analysis; consequently, differences of 
5 per cent. above or below the yields mentioned shall not be taken 
into consideration. Should the yield of gas be less than 4°8 cub. 
ft. less 5 per cent., the carriage of the carbide to and from the 
place of analysis, and the cost of the analysie shall be paid for by 
the seller. Shonid the yield be more than 4:8 cub. ft., less 5 per 
cent., the carriage and cost of analysis shall be borne by the bayer, 
who, in addition, shall pay an increase of price for the 
carbide proportionate to the gas yield above 4'8 cub. ft. plus 5 per 
cent. Carbide of 1 in. mesh and above shall not contain more thsn 
5 per cent. of dust, Tbe seller shall not be responsible for de- 
tetioration of quality caused by railway carriage in the United 
gdom, unless he has sold including carriage to the destination 
indicated b7 the buyer. Carbide destined for export shall, in case 
@ buyer desires to have it tested, be sampled at the port of ship- 


ment, and the guarantee shall cease after shipment. The analyst 
shall take a sample of not less that 1 lb. each from the top, centre 
and bottom of the drum. The carbide shall be carefully broken up 
into small pieces, due care being taken to avoid exposure to the 
air as much as possible, carefully screened and tested for gas yield 
by decomposing it in water, previously thoroughly saturated by 
exposure to acetylene fora period of not less than 48 hours. 


A Labour View of Electric Railway Traction.—In 
his report on railway wages to the annual general meeting of the 
Amalgamated Society of Railway Servants, Mr. Richard Bell, M.P., 
the general secretary of the Union, refers to the electrification of 
the North-Eastern, as follows :—“ We all wish the companies to do 
well, for the more prosperous they are ths more prosperous we hope 
to be. But their optimism is built upon economy, which, if not 
carefully watched, is not likely to benefit the workmen. We are on 
the eve of great changes in our railway system. Electric traction 
and automatic signalling will undoubtedly, in the near future 
substitute much of the present system and methods. Many of the 
hints made by our leading railway chairmen are in this direction. 
The North-Eastern Co. have already decided to try electric traction 
between Newcastle and Tynemonth as an experiment, and several 
companies are experimenting with automatic signalling; and 
whilst electricity is developing nearly all the companies are 
constructing larger and more powerful locomotives by which 
they are able to reduce the train miles, iu some instances, 
by one-half. The Great Northern and North-Eastern Com- 
panies have engines so powerful that one runs the 
Scotch expresses which formerly took two, and many companies 
have goods engines taking double the loads formerly hauled by one 
engine. This is economy which we cannot and ought not to resist 
further than is necessary to secure safety to and safeguard the 
interests of the workmen, inasmuch as it will, in many instances 
prevent the companies from having to increase their capital, for it 
isan acknowledged fact that British railways are already over- 
capitalised. It will relieve the congestion on the road, and the men 
ought to be worked less hours than at present as a result of trains 
being able to run straight away, instead of being shunted into 
sidings so frequently and being in each others way. 
All these changes, I know, bring their advantages to 
the shareholders, and their disadvantages to the men. 
If improvements are to be encouraged, the advantages must be 
mutual. Larger locomotives and heavier loads in many ways 
increase very considerably the responsibilities of the men engaged 
in working the trains. The men, therefore, should be well 
organised at all times, and thus be prepared, with the present and 
prospective changes, to get their conditions re-arranged correspond- 
ingly, and only by the companies recognising the necessity and 
justice of this will the men be encouraged to continue to do their 


share for the prosperity of themselves and their employers.” 


Electrical Canal Towage.—The New York Electrical 
World says that recent developments in the use of electricity in 
respect to canal towage, which are being made in Europe, are 
attracting the attention of those connected with the canals of the 
Dominion of Canada. In Canada, the water-ways of which are to 
be greatly enlarged and extended in the near future, the application 
of electricity аз a motive power for the vessels traversing them 
will necessarily be of the very first importance. The development 
of electric towage in Belgium is being watched with much interest. 
It is said that a scheme is now being considered for the establish- 
ment of an electric system of towage on the Rideau Canal, which 
terminates at the city of Ottawa on one end. It is claimed that 
there are no great difliculties in the way of operating such a system, 
abundant water-powers being available on all sides to furnish 
electricity. On the commercial canal routes of the Dominion, the 
adaptation of electricity to the needs of the traffic will, it is argued, 
not only lead tos saving in money, but will tend to conserve the canal 
banks, as the wash occasioned by propellers will cease to cause 
injury. It may not be long before electric power will be moving 
the barges on Canadian canals. A few months ago our contem- 
porary gave the latest results of the work done in Belgium under 
the Gerard plan, using automobiles with three-phase motors, running 
along the ordinary towpath. There the work is associated with 
local light and power distribution. In the United States the adop- 
tion of electric canal traction lingers for some reason, although ite 
feasibility has been pretty well demonstrated. From time to time 
such schemes as those referred to above are mentioned, and then 
they drop back into obscurity. The canal business is not, however, 
а very progressive one, and canals owned by the various States 
seem to be costly investments. But this might be urged as a reason 
for making a thorough trial of methods that would putthe canals on 
a paying basis and prevent them from becoming obsolete pathways 
of commerce, І 


Lectures at the Arc Works, Chelmsford.—Mesars. 
Crompton & Co., Ltd., of Chelmsford, have arranged for courses of 
free lectures in their new lamp shop during the coming winter 
evenings. They are expressly for the benefit of the company's 
employés, pupils and apprentices, and with one exception the 
lecturers are members of the Arc Works staff. The lectures will bear 
as closely as possible on the work going on in the shops during the 
day, Messrs. Crompton's object being to give workmen, apprentices 
and others such theoretical instruction as will bear immediately on 
their daily work, assisting them to understand what they are doin 
and the reason for it. The illustrations will be drawn from act 
work going on in the shops, and where possible will consist of samples 
of actual work rather than diagrams. 

The first lecture was delivered on Monday last, and they will be 
continued on Mondays, Tuesdays and Fridays, unti] March next 
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excepting a month's vacation at Christmas, A number of awards for 
the best note books" at the end of the courses will be given by 
Lieut.-Col. Crompton. The subjects to be dealt with are :— 

“Steam Engineering,” by Mr. W. H. Booth. 

"Some Practical Details of Dynamo Design,” by Mr. A 
Hutchings. 

“ Arc Lamps and Alternating Currents,” by Mr. E. A. N. Pochin 

“The Theory of Direct Currents of Electricity,” by Mr. C. H. 
Wright. 

We congratulate Messrs. Crompton upcn this effort, and hope that 
it will result to the benefit both of the employers and the 
employés. If successful we understand that the lectures may be 
continued, and on a larger scale, in succeeding winters. 


Shock Fatality.—The Melbourne Aye records an acci- 
dent which occurred at South Yarra in August, by which Alfred 
Wright, an employé of the Electric Light and Traction Company, 
met his death. He was fixing an insulator on a post, and con- 
tinued to go on with his work after being advised that the current 
was being switched on. He was later seen lying across the 
wire, to which he was clinging with both hands. Realising that 
the unfortunate man had received a sh-ck, a ladder was pro- 
cured, and one of the workmen ascended and caught hold 
of Wright's clothing. As he did so Wright fell clear of the wire, 
and dropped head foremost on to the roadway 26 ft. below. He 
was picked up bleeding freely from extensive wounds on the head, 
and was taken to the surgery of Dr. Keogh, in Toorak Road, but 
was dead upon arrival. Examination showed that the man's skull 
was fractured, and that both hands were badly burned by contact 
with the live wire. The foreman states that deceased, who had 


been employed for eight months, had a habit of continuing work 


after the current was switched on. He was 26 years of age. 
Lectures. — To-nizht (Friday) the first of a course of 10 


University Extension lectures on Electric Power and Lighting“ 
will be delivered at Exeter Hall, Strand, by Mr. E. Halford Strange, 
M.Sc. 


The Glasgow Tramway Engines, — Information 
relating to these continues to dribble out. Why mangled reports 
were published, with little bits to follow from time to time, we 
cannot understand. Tne first apparently complete report that we 
have yet seen appears inthe Light Railway and Tramway Journal 
for 3rd inst. The following extract is additional to what we have 
already published :— 

“There was some slight discrepancy between the figures for the 
electrical horse- power, as obtained (1) from the ampere and voit- 
meter readings; (2) from the indicating wattmeters ; and (3) from 
the inteerating wattmeters, after taking account of the corrections 
to be made upon the readings according to Messrs. Kelvin and 
White's tests of the instruments. On full consideration of all the 
conditions of the tests, I have taken, in the case of engine No. 3, 
the corrected readings of tbe indicating watt meters; and in the 
case of engine No. 4, the corrected readings of the ampere and volt- 
meters a8 being most correct." 

The report is accompanied by the following editorial appendix :— 
‘In view of the criticisms which have been published in relation 
o the foregoing reports and testa, we have th: ught it desirable to 
invite Mr. Parshall's observations on the subject. They are as 
follows :— 

" As regards the placing of the order, there were three bids higher 
than the P.. P. Allis Co., but there was no firm who made the same 
guarantees as regards delivery. Delivery was the first point with 
the Glasgow Corporation. The Allis Co. delivered their engines in 
complete conformity with their contract. ^ Mestre. Musgrave 
delivered theirs at about the time they intimated they would do so. 
As far as delivery is concerned, the pe) formance is equally creditable 
to both Messrs. Musgrave and Allis, since Messrs. Musgrave had to 
build a new erecting shop. 

As regards practical performance, as far as I am able to judge, 
there is no particular difference between them; both classes of 
engines work perfectly well in every respect. They regulate well 
as regards speed, and run well in parallel; and the works cost of 
the Glasgow station shows the engines to be most economical. The 
consumption of coal is about 3 its. per Board of Trade unit, and the 
total works cost 28d. 

“The engines built by Messrs. Musgrave were somewhat bigger 
and heavier than was called for in the specification. I think, how- 
ever, Messrs. Musgrave were working in the right direction, since it 
appears that the friction loss in their engines is slightly less than in 
the Allis engines. 

“The different steam consumption is easily accounted for, 
Messrs. Allis having put in bigger low-pressure cylinders than 
Messrs. Musgrave. 

" As regards the accuracy of Prof. Barr’s teats, in my judgment 
there is no doubt whatever. The generators were run on a water 
rheostat with power factor unity; the readings were taken with 
instruments freshly obtained from Lord Kelvin's laboratory, and 
the no-load, half-load, and full-load tests agreed closely with 
various tests which have been made by my own assistants from time 
o time. 

“The combined efliciencies that have been contrasted with the 
efficiency of ceríain German engines were not higher than has been 
realised with other machines of the same type. It does not 8eem 

o me to be fair to Messrs. Allis or Musgrave to question the results 
because similar results have not been obtained on German-made 
gets. 

" As far as I personally am concerned, it is a matter of indifference 
where engines come from. I have ordered a great many American 
engines, principally because in times past the conditions have been 
such that American manufacturers could deliver more promptly 


As things now stand there is nothing in American competition, 
since English manufacturers can supply what is wanted and in less 
time." 

Mr. Parshall's letter will be read with great interest; it 


embodies several allusions to our recent critiques on the subject of . 


Prof. Barr's tests. We note, with some surprise, that Mr. Parshall 
endorses the results, which Lave been communicated piecemeal to 
the public. We ourselves would gladly believe that a mechanical 
efficiency of 97 per cent. were possible whether attained by 
American or British engines is immaterial, so long as justice is done 
to all. We have made no reference to German engines, but we 
presume that Mr. Parshall speaks of the Swiss Sulzer engines cited 
in our columns as the previous best on record: seeing that engineer- 
ing progress rests mainly upon comparison between the latest results 
and the best previously attained, we consider our action perfectly 
legitimate. On the basis of the records, the alleged resulta of the 
Glasgow engines constitute an enormous advance, for whicb,ia our 
opinion, the modifications in construction quite fail to account. 

The last sentence of Mr. Parsball's letter ie, we think, the most 
interesting of all, and formsa striking comment upon the statements 
which have appeared in American papers. The treatment which 
& previous letter received across the Atlantic was hardly calcu- 
lated to enhance the esteem in which American manufacturers and 
journals are regarded in this country. 


Obituary.—We regret to announce that Dr. J. H. 
Gladstone, Ph. D., D. Sc., F.R.S., passed away a few days ago at his 
London residence in his 76th year. For over 50 years he has been 
an ardent labourer in physical and chemical science, indeed as long 
ago as 1853, when only 23 years of ago, he was elected a member of 
the Royal Society, to whose proceedings, as well as those of the 
Chemical Society, he has been a generous contributor. That he was 
in scientific zeal until his days came to a close, will be gathered 
from the fact that he was present as usual at the Belfast meeting of 
the British Association only a month ago. The Times in its account 
of the distinguished scientist’s carecr, says that “he belonged to a 
class of scientific worker which is nowhere so numerous as in this 
country, the class who, without being in the ordinary sense pro- 
fessional men of science, pursue scientific studies with professional 
ardour, devoting to them the leisure and the means which tempt 
other men to a life of amusement." For his optical and electrical 
researches, together with a vast amount of miscellaneous work, he 
received the Davy medal of the Royal Society a few years ago. For 
three years he was l'ullerian Professor of Chemistry at the Royal 
Institution; he was the first president of the Physical Society in 
1874; and president of the Chemical Society in 1877. It will 
interest some of our old-time readers to mention that a verbatim 
account of Dr. Gladstone’s six Fullerian lectures on The Voltaic 
Dattery," at the Royal Institution appeared in this journal (then 
known asthe Telegraphic Journal) during the first few months of 
1675. His valuable researches on accumulators rank among his 
greatest achievements, and his work of this nature carried out in 
conjunction with Mr. Tribe, has been recorded in the columns of 
this journal. A funeral service takes place to-day at 2 p.m., at St. 
Peter's, Kensington Park Road. 

The death has occurred, at the age of 47 years, of Mr. James 
Daniels Munn, of Birkenhead, who had for some time held a posi- 
tion in connection with the British We-tinghouse Co., Manchester. 


National Electrical Contractors’ Association 
(Northern Section).—A meeting of the above Association was 
held at the Royal Station Hotel, York, on October 4th, when repre- 
sentatives of about 60 electrical contractors in the North of Envland 
were present. A scheme for the reyittration of workmen was 
adopted, and will shortly be in use. (Questions relating to the 
training of apprentices, municipal trading, and standardisation of 
wiring rules and specifications were also discusscd, and it was 
decided to hold the next meeting in Newcastle early in January. 


Ntrike, — A serious strike of motormen has been in 
progress for some weeks past on the Hudson Valley Electric Rail- 
way, and several companies of militia have been called out. 


Municipal Trading.— Extract from the Northern Dutly 
Telegraph of 2nd inst.:—'' Mr. J. Riley raised a laugh by saying 
that the members of the Corporation knew nothing about elec- 
tricity, and that the only man who did was Mr. Birkett, the engi- 
neer. They had talked of kilowatts, but he would like to know 
what a kilowatt was. (Great laughter.)" Our sympathies are with 
Mr. Riley in his thirst for knowledge. But he is in good company 
—how many councillors know what a kilowatt is ? 


Personal.—Mr. 8. Burton Edwards, the Lancashire 
representative of the Lahmeyer Electrical Co., Ltd., was married, 
at Eccles on 1st inst., to Miss С. J. Crcmpton, of Eccles, 

A New York exchange says that Mr. Frank J. Sprague sailed for 
London at the end of September to spend abroad a few weeks of 
needed leisure following the important negotiations and changes 
connected with the acquisition of the Sprague Electric Co. by the 


General Electric Co, a purchase which includes also the Sprague 


multiple unit patents. 

The Postmaster-(ieneral has appointed Mr. E. Trenam to be con- 
troller of the Central Telegraph Office, St. Martin’s-le-Grand, in the 
place of Mr. E. May, superannuated. 


Gloucester Dust Destructor, — The Corporation 
destructor was formally opened on Wednesday by the Mayor. It 
is a "twin cell" destructor by Messrs. Heenan & Froud, wLo 
quoted £4,150. Mr. Hammond, who has acted as consulting enei- 
neer for the electricity undertaking, described the works, which have 
a burning capacity of 50 tons per 24 hours. 
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Electro-Harmonie Society.—We would remind our 
readers of the first concert of the season, whicb is to be held to-night, 
and especially of the change of place to Holborn Restaurant. 


Devonport Tramway Smash.—The fatality on this car 
aystem, to which we refer in our leader columns to-day, has resulted 
in the jury returning a verdict that the car ran away through 
ignorance on the part of the driver in not stopping at the necessary 
stopping places, and not subsequently using the proper appliances 
for stopping. They were unanimously of opinion that the in- 
structions given to new drivers were not sufficient to make them 
competent for the duties they have to perform. The jury further 
recommended that the radius of the curve at which the accident 
occurred should be increased. 


Appointments Vacant. — Assistant electrical and 
mechanical engineer for the Bethnal Green Infirmary ; electrical 
engineer, at 400 rupees per month, for the Bombay, Beroda, and 
Central India Railway Co. See '' Official Notices " to-day. 


THE CENTRAL STATION ENGINEER. 


Tr Croydon County Council has appointed Mr. H. C. BARKHAM, 
of Bedford, to the post of mains superintendent. 

Mr. J. A. CROWTHER, of Leeds, has been appointed mains 
assistant at Bristol. | 

The Gloucester City Council bas increased the salary of Mr. 
Waite, chief assistant at the electricity works, from £117 to £143 
per annum. 

The Hey wood T.C., on October 2nd, appointed Mr. James STOTT, 
chief assistant, to the post of borough electrical engineer, in suc- 
cession to Mr. W. S. Јоннвтом, who has been appointed engineer 
to Mesers. Veritys, Limited, electrical manufacturers, of Birming- 
bam. 

The Bedford T.C., on October 1st, confirmed the appointment of 
Mr: H. B. JENKINS as assistant electrical engineer, at a salary of 
4144. 

The Darlington T. C., on October 2nd, adopted the recommenda- 
tion of the Committee to increase the salary of the electrical engi- 
neer, Mr. Luxx, by X50 a year, without any restriction as to biud- 
ing him to tbe Council's service for a stated period. ) 

Mr. Jons Foster has resigned the position of gas and electrical 
engineer for the borough of Leigb, and the T.C. bas decided to 
separate the managcment of the electricity department from that 
of the gas and water departments, and to appoint an electrical 
engineer at a salary of £156 per annum. When this decision was 
arrived at on September 30th, a motion to increase the salary 
offered toa commencing one of £200 was negatived by 15 votes to 6. 
Mr. D. M. Kixononx bas been appointed electrical engineer. | 

At Devonport Corporation Electricity Works on Saturday, Mr. 
Н. E. NETTEN, draughtsman, was the recipient of а case of mathe- 
matical instruments from the staff and workmen, on his leaving to 
MUR an important position under Messrs. Harland & Woolf, 

Mr. W. A. TURNBULL, of Sunderland, has been appointed junior 
с at the Bury (Lancs.) Electricity Works, at a salary of 25s. 
per week. 

The St. Helens T.C. has increased the salaries of the station 
superintendent (Mr. Е. Dickinson) and mains superintendent (Mr. 
C. Waite) to £120 per annum. 

The Dartford U.D.C. bas increased the salary of the electrical 
i aes Mr. A. J. C. WATERLAND, to £220 a year from July 5th 
ast. 


STEEL CASTINGS. 


STEEL castings are admittedly less easy to make than castings of 
iron. Their shrinkage is greater and more irregular; they suffer 
аз much, or more, from sudden changes of section; they warp ia 
cooling, are more apt to develop blemishes, and frequently contain 
many blow holes. 
We believe this last difficulty is to be overcome by ample 
risers, All the foregoing faults were at one time held to be 
true and proper signs to know a steel casting by, and they bave 
been tenaciouely clung to by steel founders. Possibly it is con- 
venient to bave the engineering public remain under the false 
impression that steel castings must of necessity possess all these 
faults, otherwise they cannot be steel. If this be so, might we 
not just as well return to cast-iron, whose faults and worst weak- 
ness are known, as pay double price for so-called steel which 
cannot be guaranteed soft? Now, we hold that it is too late in the 
бу to make any such ridiculous claims for steel castinge. They can 
made sound, and ought to be supplied sound. 
i E following clause is to be commended to steel founders. We 
is € it from the Standard Specifications of American steel presented 
a recent meeting of the American Society of Mechanical Engi- 
neers. It reads as follows:— 
57 13. Castings shall be true to pattern, free from blemishes, flaws, 
fhrinkage cracks. Rearing surfaces shall be solid, and no 


porosity shall be allowed in positions where the resistance and 
value of the casting for the purposé intended will be seriously 
affected thereby.” 

We draw special attention to. the latter portion of the above 
clause because, while it does not compel an impossible soundness, 
it does practically assert that unsoundness can be kept away from 
any part of a casting desired to be truly sound. 

We fear that English steel founders have been too inattentive to 
their work, or we should not be so frequently hearing of, and seeing, 
foreign castings used by our manufacturing engineers becanse of 
their greater truth and freedom from blow-holes. If freedom from 
blow-holes does mean bad steel, let the fact be demonstrated with- 
out doubt by the purchase of foreign castings and the testing of 
their material. We are told that steel castings ought to be sound, 
or that they can be made sound at important loci, we presume, by 
suitable and sufficient heads. Of this we cannot, of course, speak 
as experts, but we do speak for the sake of English steel founders, 
who have before them a big trade if they will do it. Steel castings 
are used for heavy mill gears, they enter considerably into road 
engines, tramcar trucks and other important work where strength 
is necessary and malleable cast-iron is not thought good enough. 

We believe that it is by attention to the chemistry of steel that 
success is to be reached, as well as by attention to the mechanical 
details of the fonadrymen’s art. 

We are informed that much s'eel work, however, goes to the 
foreigner, and particularly to America, becaure of tbe lower 
wages there. Work that in America is done by advanced labourers 
is compulsorily to be done here by skilled moulders. As a resuit, 
it cannot be done here at all. The skilled moulder does not get it, 
but he deprives his poorer unekilled brother of the opportunity of 
earning better wages—an instance of man's inhumanity to man, 
and especially of trades union inhumanity, that we have previously 
pointed out as characteristic of union methods. The unskilled 
labourer, though quite usually superior in education and sobriety to 
his luckier brother man, is denied the opportunity of improving 
his pay, though by doing so he would not take any work now done 
in the country. Instances of this sort are constantly cropping up. 


NEW COMPANY REGISTERED. 


Nottinghamshire Electric Tramways, Ltd. (74,981) —This 
company was registered on September 29th, with a capital of £160 in £1 shares, 
to construct, maintain, and work tramways, light railways, electrica] and other 
railways, motors fcr tbe same and their accessories and aj purtenances, to apply 
for and obtain any powers, to manufacture and deal in cycles and motor and 


` other vehicles, «е. The first subscribers (each with one share) are :—J. Likeman, 


Molland House, Sutton, director; I Harlick, 81, Hiilfield Park, Muswell Nil, 
N., clerk; Н. 8. Kohler, Avnho House, Dalston, N.F., secretary; E. P. Parford, 
50, Elmhurst Mansions, S. W., secretary; R. A. Goodiian, Broad Street House, 
FE. C, chartered accountant; J. Duff, 11, Bessborough Street, S.W., secretary; 
and D. J. Norris, 18, Savernake Road, Hampstead, N.W., clerk. No initial 
public issue. Registered without articles of association. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Edmundson's Electricity Corporation, Ltd. (52,013).—This 
company's annual return was filed on July th, when the. entire capital of 
£110,000 in 50,000 ordinary, and 30,000 preference shares of £5 cach had been 
taken up. 45 per share bas been caled up on 30,000 preference and 36,860 
shares, resulting in the receipt of £334.00, £66,000 is considered as paid on 
13,100 ordinary shares. Mortgages and charges, £160,000. 


Century Engineering and Motor Co., Ltd.—Issue on 
September 24th of £500 debentures (10 of HO each), part of a series created 
November Sth, 1900, to secure a total sum of £5.00, charged on the company’s 
undertaking and property, present and future, including uncalled capital. No 
trustees. Total amount previously issued of same series, £4,300. 


La Capital Traction and Electric Co. (Buenos Ayres), Ltd. 
— Ап agreement dated July 19th, 1902. relating to a loan of £50,000, and (as 
collateral security thereto) a script certificate dated July 21st, 1902, for 475, 000 
debentures, have been registered. The certificate also states that James 
Capel & Co. are entitled to the benefit of an agreement of July 2nd, 1900, 
Property charged by the trust deed mentioned in said agreement and 
certificate: the undertaking and assets of the company, including shares in 
La Capital Co., of New York, La Capital Tramways Co., La Capital (Exten 
sions) Tramways Co, L'd., or the Cordoba Lightand Power Co., of Maine, U. S. A 
Per-ons entitled tothe charge: James Cape! & Co., Basildon House, 7, 9 and 11 
Moorgate Street, E.C. 


Edisonia, Ltd. (phonograph makers, electric car manufacturers, 
telephone and telegraph makers, electrical novelty manufacturers, &c.) £5,000 
debentures (five of £1,000 exch), created August 29.h, 1902, charged on the under- 
taking and all the property of the company, present and future, including 
uncalled capital, have been registered. No trustees. Persons entitled to the 
charge: The Edison-Beli Consolidated Phonograph Co., Ltd., 39, Charing Cross 
Road, W.C. 


Thomas Parker, Lid. (electrical and mechanical ergineers, 
electricians, &c.)—Issue on September 29th of £560 debentures (five of £100 
each) part of a series created June ?3rd, 1968, to secure a total eum of £75,C00, 
charged on the company's undertaking and property, present and future. No 
trustees. Total amount previously issued of «ame series, £58,900. 


D.P. Battery Co., Lid. (44,084).— This company's annual return 
was filed on July 2ist, when the entire capital of £10,0C0 in sbares of 4,996 '* A "a 
4,996 “B” and 8 other shares of £1 each had been taken up and paid in full. 
Mortgages and charges, £20,000. 


White, Jacoby & Co., Lid. (52,494).—This company’s annual 
return was filed on September 17th, when 3,207 shares were taken ар out of & 
nominal-capital of £4,000 in 4,000 shares of £l each. 41 has been called up on 
850 shares, resulting in the receipt of £850. 2, 357 shares are considered aa fully 
paid. Mortgages and charges, £1,500. 
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CITY NOTES. 


Chilian Electric Tramway and Light Co. 


Tux report for the year ended December 31et, 1901, states that the 
profit and loss account for the year, after payment of interest 
accruing on advances for construction, shows a balance to debit of 
£6,657. This amount deducted from the balance to the credit of 
profit and loss account carried forward from the year 1900, £9,959, 
leaves a net balance to the credit of profit and loes account to be 
carried forward to next year of the sum of £3,301. At the close of 
the year 1901 the reconstruction to electric traction had been nearly 
completed, and on February 28th of this year, the contractors 
finally withdrew from Santiago, and handed over what work 
remained to be done to the general manager for completion. 
During the year 1901, although progress was made in the develop- 
ment of the use of electric lighting amongst the inbabitants of 
Santiago, great opposition was experienced from the municipality. 
Under the terms of the company's concession, the municipality is 
compelled to take the company’s electric current for the public 
lighting of the town. That body, however, endeavoured to evade 
this obligation, and the company was at length compelled in self - 
defence to submit its case to arbitration. The arbitrators decided 


in the company's favour in June of the current year in terms of an 


agreement already made with the municipality, by which, within a 
period of four years, this company is to provide а complete installa- 
tion for the public lighting of Santiago. Meantime 334 arc lamps 
of 500 С.Р. each are now in course of being installed in the central 
district of the town. The directors anticipate, therefore, that 
baving now come to an amicable arrangement with the municipality, 
and the public also showing an increased desire to adopt the new 


illuminant, the returns for the current year will show a gradually 
increasing development. | 


Direct United States Cable Co.— Interim dividend 


Зв. per share (3 per cent. per annum) for the quarter ending 
September 30th, 1902. 


Ibbotson Bros, & Co.—The annual meeting of this 
company will be held at Globe Steel Works, Alma Street, Sheffield, 
on Monday, October 10th, to adopt the directors’ report, which 
recommends a total dividend for the year of 74 per cent. 


Stock Exchange Notices.—The Committee has ordered 
the undermentioned to be quoted in the Official List :—Blackheath 
and Greenwich District Electric Light Co., Ltd.—£100,000 43 per 


cent. first debenture stock, in lieu of the provisional certificates now 
quoted. 


eS 


TRAFFIC RECEIPTS. 


Receipts for Miles 

Week the week. Total to date. open. 
Company, Sd ³oWe (eRe 
ending Am'nt Ino. or Am'nt. 120: or This Last 
deo.“ deo.“ year. year, 


| © £ | £ £ £ 
Blackburn Corp. Trys. .. Sept. 26 | S81 + 58 22,065 | + B,797 E | 1 
Blackpool and leetwood | Oct. 4 607 + 8, 18098 — 449 7 1 
Bristol Trys. & Car. Co. „„ 3) 4,612 ! 4898 — — 28 
British Elec. Trao. Co, :— | 
Devonport "E .. Sept. 26 463 4 58 16,871 + 678 ᷣ 5 Б 
Dudley—Stourbridge.. ^ ,, 26 BUL 4 67 29,2254, + 3,706 1 1 
Gateshead ER „„ p 892 7252 2,656 + 5,095 104 
Gravesend be petu 96 387 | — 1,795 — > = 
Grecnock—Pt.Glasgow | » 26 498 7236 19.522 411,058 Th: 7 
Hartlepool "E e 055 20 277 — 2 10,065 + 1,179 4 
Kidderminster .. » 26 M6 . + 1 4,915 + 25 4 4 
Merthyr .. ds БА эу 229 — 16) 7,979 — 1,482 3 8 
Middleton a „ 26 299 — 8,354 — 84 — 
Oldham — Ashton » 26 571 + 48 20,797 + 1.012 8 8 
Poole T „ 26 816 — 19 10,220 — 120 
Potteries э „ 26 1,622 7194 | 56,778 + 2,357 28 оз} 
Rothesay.. e gy 26 ИВ — 99 | 188: 998; — | — 
Southport m +, 0» 26: 244 / + 99 10,173 + 3,598 
South Staffordshire. „ 96 762 —169 29,548 — 594 21$ 22 
Swansea .. e 0| » 20 518 ^ 4 80 18,488 + 1,202 | 
Taunton .., „ 26 68 — 36 2607 — 2 11 — 
Tynemouth «| os 26 367 + 93 11,801, + 1,481, 8 
Weston -ворег- Mare.. н 24 164 — 4,991 — 28 — 
Wolverhampton Dist. „ 26 315 4191 7,608 + 4,986 103 93 
Central London Railway Oct. 4 6,902 | +751 99H38 + тен 68 6 
City and 8, London Ry.: „ 5 3,088 ＋ 1,002 89,277 7 13,087 | 4 
Doncaster Corp. Trys. .. Sept. 27 — — 1.546 — or — 
Dover Corporation Тгуз. Oct. 4, 209 — 84 8999 4 79 8 | B 
Dublin United Trys. ..' „ 3| 4,568 + 82 70,363 + 782 46 | 46 
Kast Ham Tramways .. n 4 485 +60, — — 5 43 
Glasgow Corp. Trys, .. „ 4 19,86 4 802 219,024 — 9,896 67 | 48 
Liverpool Overhead Ry. | ,, 5 1,506 4 66 24810 — 1,250 63 6 
Newcastle Corp. Trys. .. » 4 38 019 — — — 35 — 
Bunderland Corp. „ б | 150 — 18 — — 172 171 
| 


* Compared with the corresponding period of 1901. 
MÀ 


STOCKS AND SHARES. 


| Wednesday Evening. 

RENEWED borrowing in all quarters of the globe and the unsettled 
state of fihancial affairs in New York are combining to bar that 
restoration of tranquility to the money market without which it 


seems vain to hope for better business in the Stock Exchange. The 
new loaus which are now with us take a subordinate rank, so far as 
interest is concerned, beside that issue of Transvaal Colony stock 
about which it is to be hoped that Parliament will have something 
to say when the House re-assembles next week. Not until this 
latter issue has been made can any improvement be looked for in 
the price of Consols, and of course the investment departments look 
to the funds to iead them in their courses. In regard to the sections 
devoted to electricity, the dulness of investment securities makes 
itself felt mainly in the shape of stopping business. Quotations are 
again mostly higher on the week, but the variations number no 
more than 16 in all, of which only a couple are on the fall side. 

Declarations of the usual dividends by the two Far Eastern 
companies, the details of which appeared in our last issue, have had 
а strengthening influence in this department, although the only 
recordable change is а point rise in Eastern Telegraph Ordinary. 
Eastern Extensions have not recovered their slight fall, but Great 
Northern, of Copenhagen, are a sovereign higher, thanks to a small 
demand coupled with scarcity of shares in a limited market. Anglo- 
American descriptions fail to respond to tbe activity in the Yankee 
division, the dulltone of the latter counteracting whatever good 
influence might be otherwise derived from the good business now 
being secured by the various companies engaged. Nor is there any 
change to report in the Trust Co.'s shares. The dividend of 3s. on 
Direct United States has not affected the price of the shares. 

Electricity supply issues are all steady, with the exception of 
Kensington & Knightsbridge Ordinary shares, which are 10s, easier, 
It is difficult to find any adequate explanation to account for the 
relapse, especially as several of the other London companies’ 
securities show small advances. City of London Ordinary are 
marked up 10s., but actually the price is much the same as it was 
this time last week. Chelsea Ordinary have added } to their quota- 
tion. In the gilt-edged list, almost the only change is a rise of 1 per 
cent. in Blackheath and Greenwich 44 per cent. Debenture stock, 
following upon the better tone recently shown by the shares. 
Brush Electrical have steadied at their reduced quotation. 

Flurry, succeeded by revival, has been occasioned in the Brighton 
Railway market by the publication last Saturday in the Times of 
details concerning the new scheme for running a rival electric 
service to London-by-the-Sea. Brief particulars were given in this 
column anent this same scheme a fortnight ago. The new adventure 
has met with a reception far from cordial, and apparently the 
market considers that the threatened line will not damage the older 


company to any extent, for the price of Bertnas has recovered | 


from its fall. Of courte the directors of the Brighton Railway are, 
themselves, experimenting with electric traction, and there is even 
a hint that the company may adopt a mono-rail of ite own, or work 
in conjunction with that other undertaking which set out to accom- 
plish a separate mono-rail on its own account. Ж. 

Central London issues have all been lifted a point each, and the 
fierce discussion raging between the advocates of the various tubes 
does not affect this market in the least. The Twopenny Tube 
traffics are good, but are surpassed considerably by those of the 
City and South London. It is somewhat singular that the stock of 
this last-named does not recover from its recent weakness, considcr- 


ing that the Royal Progress must take crowds of people over the 


City and South London's route, not only on the day of procession, 
but both before and afterwards. The company boasts a traffic 
increase to date of £13,037 against the £7,700 of the Central 
London, and both should do remarkably well by reason of the 
return of the King to London. No notice is taken of the scheme 
to run a competing line under the Twopenny Tube, branching off at 
the Marble Arch in the direction of Cricklewood. 

Up to the present the alarmists have been good enough to spare 
ts harrowing predictions as to what will happen to the railway, 
electric lighting and other companies concerned with the price of 
coal in view of the strike in Pennsylvania, but no doubt the pro- 
phecies will be making their appearance very shortly. Itis some- 
thing to have been allowed to rest in peace so far. 

In the miscellaneous: market, Crompton shares have got back to 
27 again, and Edison “A,” Eg paid, are nominally better. Tele- 
graph Constructions came on offer the other day, and the price fell 
rence was unable 


on the week. There is a good 
deal going on in British Westinghouse issues, and the Ordinary are 


now a sbade over £7 a share. Renter's shares have hardened a 


by the National Electric Traction Co. states that the amalgamation 
with the City and Surrey Railway is being * regularly carried out,” 
and that a Stock Exchange quotation for the shares is to be applied 
for. We shall 5 1 ы see at what price this under- 
8 8 e valu rs; outsiders have a ver 
ie falar po by its sponsors; outsiders avery 
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Е LIST OF ELEOTRIOAL COMPANIES.—TELEGRAPH AND TELEPHONE COMPANIES. 


Business done 


Btock Closing Closing uring 
vi t 
EN Share| we net three years. | Чом" | бармы e 
1902. 
кои NE — I. | 1900. | 1901. Highest.) Lowest. 
67,100 | African Direct Telegraph, 4 % Debs. aA; 100 = don 98 —102 98 —102 Ta 
25,000 Amason Telegraph Co.'s shares, Nos. 1 to 95 ,000 ... 10 =~ 34— 44 33— 44 > 
119,700 Amason Telegraph 5 Y Debs., Nos. 1 to 1, 250 Red. 100 Ер — | 70 — 80 70 — 80 г: Sör 
788,840 | Anglo-American Telegraph stock 73/6 | 34% | 6ls. | 47 — 50 | 47 — 50 482 | 47% 
3,105,580 Do. do, 6 % Pret. Stock} 6916416 9 | 91 —93 | 91 — 93 924 | 914 
3,105,580 Do. do. Deferred Stock|£17s5.| 5895 | 2s. | 71— 72 | 7i— 72 74 | .- 
44,000 | Ohili Telephone, Мов. 1 to 44,000 = 545 5 5 „ 31— 4 Sa— 4 $^ 
16.589,00 Commercial Cable 3100 | 8 $ 8 |8 95 [160 — 170 xd|160 —170 х . d 
1,841,209 Do. do. Sterling 500 year 4 4 £r Deb. Btock Red. Btock| ... .. | 98 — 96 ха! 93 — 96xd| 9542 | 94 
16,000 | Cubs Telegraph Эб е. 10|7%| 412 | 4 9% | 54— 64 | 54— 63 58 | + 
6,000 Do. 10 % Pret. Bu 13 — 14 | 18 — 14 un " 
12,931 me pn Telegraph РА А és 5|4%|4%|4% | 23— 3àxd| 21 — Sixd ee 
6,000 do. 10 95 Cum. Pret. . E. aa 7 — 8xd| 7— 8xd| ... eee 
60,7102 SU United States Oable ... 349; 319; 3195 | 104— 11 104 — 11 104 8 
ede India Cable, 4j % Beg. v) 100 .. |100 —103  |100 —103 21 
100,000 | Eastern Telegraph, Ord. Stock s , Stock| 7 Ф 7 3 7 95 12. —129 |125 —130 1283 | 126 
1,955,565 ; 34 95 Pref. Btock 8 100 |. E .. | 90 — 93 90 — 93 924 | 902 
1,594,645 Do. 4 95 Mort. Deb. Stock Red Stock| ... T „ 107-110 |107 —110 108 im 
"300,000 Eastern Exteusion, Australasia, and China Telegraph .... The 7 % 7917 12 — 123 12 — 12% 124.| 12у; 
820,0007 Do. 4 % Deb. Btock .. tock 82 .. 1107 —110 107 —110 Y T 
Eastern and South African Telegraph, 4 Ф Mort. Deb. ‹ 99 —109 
короо Nos. 1 to 3,000, red. zl 100 s% 90.509. Бань са 
200,0007 Do. 4% Reg. Mt. Debs. еназа Sub.) 1—80 000 Я а 101 —1049% [101 —104 N 1015 | ... 
180,227 Globe Telegraph and Trust ... 10 54% | 54% | 54% | 94— 10 94 — 10 91 94 
180,042 Do. do. 6 95 Pret. А 10 131— 13$ 134 — 13# 134| 138 
150,000 Great дус Telegraph, of Copenhagen 10 124 % 15 Ф 15 95 | 26 — 27 27 — 28 esa - 
Halifax and Bermuda Cable, 44 95 18+ Mort. "Debe., | < 
70,000 within Nos. 1 to 1,200, Red. 100 .. |100 —103 [100 —103 
17,000 do-Ewropean Telegraph  ... 25 |10 P" 10 * 10 % | 38 — 42 38 — 42 
100, 0001 London Platino-Brasilian Telegraph, 6 y ^4 Debs. .. 100 s .. |101 —105 101 —105 
72,680 | Montevideo Telephone, Limited, Ord., Nos. 1 to 72, 680 . 1 24%, is ivi t— i— + 
86,492 Do. do. do. 5% Pref., Nos. 1 to 86, 492 117575 vats "M ME EN 2— 1 aes e 
1,383,333 | National Telephone, Pref. Stock sei Sas „.|10|5%|5%, | 5 Ф | 93 — 95 93 — 95 941 | 93 
1,966,667 Do Def. Stock és 100 $23 60 |64 xd| 55 — 57 55 — 57 564 | 56 
15,000 Do, 6 95 Oum. 1st Pret. 10 6 V6 6 12 — 13 124 - 133 I 
15,000 Do, 6 Ф Cum. 2nd Pref 10 6 P 6 6 95 | 114 — 124 114 — 124 ; 
250,000 Do. 6 L3 Non-cum. 3rd Pret., 1 to 250, 000 5 5 M 5 P 5 є 4i— 53 4í— 54 5 
$,^00,0007 Do. 84 9% Deb. Stock Red. Stock 34% | 34% | 34% | 96 — 99 96 — 99 964 | .. 
600,000 Do. 4 q^ Deb. Btock Red.. 100| .. |4% 4 % 102 —106 [102 —106 | 1033 | 1023 
171,504 | Oriental Telephone and Elec., Nos. 1 to 171, 504, tully paid 11/5 S163 16% i— 1 1— 1 Ws T 
100,0007| Pacific and European Tel., 4 % Guar. Debs., 1 to 1,000 100 | ... 3 * 99 —102 99 —102 (s 
11,889 | Reuter’s. "i 85 5 5 63 — 7 64— 7% Ы 
8,303 Submarine Oables Trust Oert. 110 —120 110 —120 Lo 
68,000 | United River Plate Telephone Т 511779617. 517 9S5 | 4— 05 4$— 54 je 
40,000 Do. do. 5 % Oum. pret. Мов. 1— 40, 000 2 ME 64 44— 5 44— А és 
179.9477 Do. do. * % Debs. ... TY Stock T 101 —104 102 —165 T 
15,609 | West African Telegraph, Shares 10 | 34 — 44 | 34— 4 . 
80,008 | West Coast of America, Nos. 1—30,000 and 53, 001—593, 008 | 24 | i— 8 1— 8 | 
150,000: Do. do. 4 Y Deks., 1—1,500 gua. Бү Bras. Sub. Tel. | 1000 АД 98 —101 98 —101 M 
207,930 | Western Telegraph, Ltd., Nos. 1— 207,930 . 107 |7 7 95 |112}— 124 1!3 - 124 121 11j 
"" nan] Do do. 5 Y Debs 2nd series, 1906 100 М ; . 102 —105 |102 —1(5 * v 
400,000 Do. do 4 95 Deb. Btock Red. 100 | с; | 9) —102 | 99 —102 |... |... 
55,841 | West India and Panama Telegraph T 18. IA 1— 3 4— $ | ab a 
$4,563 Do do. do. 6 3, Oum. Ist Pref. ... | 10. 44- 5 44 5 | 4] 4h 
4,669 Do. do. do 6 Y Oum. 2nd Pref. ... 10 3 — 4 9 -— 4 |b ak ; 
0,000 х, Ac 2 * €, Dabs.. Nos. 1 to 1.808 | 100 |... 199 – 102 99 —12 | га 
ELECTRICITY SUPPLY COMPANIES. 
100,000 Blackheath and Greev wich Diet. Electric Light, Ord. oe SE eee one 8— 8 8— eve. 
100,000 Do. 44% 1st Deb. Stock, Prov. Certa. i 100 .. |103 —106 xd/104 m. xd сей 
20,000 | Brompton & Kensington Elec. Lt. Bap., Ord., 1 to 20,000 b 6 % 6 % 8 Ф | 104— 108 | 10 - 108 104, ; 
30,000 Do. do. 7 Y Oum. Pret... b 104— 102 104 10% 5 
A.000 Oross and Strand Electricity Supply >... " 5|9 % 9 % 10 % 9 — 9i 9- 9j - РА 
70,000 do de 4o. 449. Com. Pref. R | .. ds ide 51— 6 — 6 5 |... 
40,000 De do. “City Undertaking” 44 % Cum. Pref. 5 de 4$— 5} 4$— 54 а я 
350,000 Do. do. 4% Deb. Stock Reet. 100 | ... ves .. 105 —107 |105 —107 1054 | .. 
44,436 | *OLelsea adip. papply, Cra 5 6 Y 534 % — 51— 6 512 
0.000 Do. do. Deb. Stoch Red. 18; И . 1109 —112 109 —112 > ins 
70,595 | Oity of PR. Electric Lighting 40,001— 110,595... | 10 | 4 0 $ 5%} 9 — 10 95 - 1 А 
40,000 Do. : Oum. Pref., 1 to 40,000 . 10 | 6 6 vow [12—134 |124— 13 ai 
480,0003 Do. Deb. Btock, Scrip. (iss. at £115) ‘all paid „| "ae e$» * |188 —128 [123 —128 a m 
300,000 Do. 440 2nd Deb. Stock, Prov. Certs., all paid 100 | ... ves .. {103 —106 |103 —106 105 а 
40,000 | Oounty of 8 & Brush Prov. Elec. Ltg.,Ord. 1—40,000 | 10 | 4 4 3 4 * 8i~— 93 81— € " 
10,000 Do. do. 6 X Pref., 40,001—60,000 | 10 | 6 114— 121 |114— 124 |... | .. 
400,000] Do. E Deb. Stock, Prov. Оегіз (all paid) RM. 111 —114 [|111 —114 . p 
50,000 Banaan so. Corpi; Ord. Shares 5|6% 7 % 7 * 61— 62 | 61— 01 6| 68 
30,000 6 Y Cum. Pref. өө» эө» coe eee 6 — 6 — 61 si 
140,000 do 43 % 1st Mort. Deb. Stock. ... | 100 | ... | ... 107 —110 [107—110 ni » 
21,000 Kensington and Knightsbridge Electric, Orl sas 5 | 1195 | 12% 10% 104— 114 10 — 11 Pr ES 
90,000 do. do. 4% Deb. Stock |Btock| .. | ... 101 —104 [101 —104 E en 
110,000 London Electric Supply Oorporation, Limited, Ord.  ... 8| ... - nes 12— 23 12— 23 bas 2 
„49840 do. do. do. 6 96 Pref. b 000 vee ТЕ 4 — 5 41 — 5 4l 43 
до, do. 495 1st Mt. Db. Btock Rd. |Btock 96 — 99 96 — 99 97% | ... 
100,000 83 Electric Bupply, 1 to 100,000 " 10 |5 * 6 % 6 154— 1 153— 164 | 151 152 
Do. 43 Mortgage podere Btook | aise 110 —115 110 —115 112 ae 
Do. 83% Mort. Deb. Stock Bed. . - 99 —102 99 —102 um m 
10,852 | Notting Hill Electric Lighting г би 0, 75 1348—14 | 198— 144 | 144| 
40,000 | Bt. James's and Pall Mali Blectnc Light, Ота. .. A 14 а T 15 — 16 |15 — 16 iu M 
20,000 | ро do. 7 % Pref., 20,081 to 40,080 83— ieee 
156,000] Do. do. 83 * Deb. Stock Red.. О $6 98 —101 | 98 —101 a| ... A 
12,000 | Smithfield Market * Bappiy, Ord. e oes j b| .. 1g— 2%% 10— 83,1] .. Ves 
408 Do. Deh. eee es w ве eos өө 80 — 90 80 — 90 a өө» è 
110 Bouth London Biectricity Popp, — m M: 21— 3 34- 3 vi: 
000 | Wes*mnstcr Жесс Bepp'v, % ET [4 jii poi | 1 11 — 12 11 — 12. 1111 
48141] Do. do. 5 % Oum. Pref. .. — .. — 6j-|6— 631] 6 
* Subject to Founders Shares. n тает 
{ Unless otherwise stated all shares are deferred пита as сары) 
Dividends marked n the Gras още 
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SHARE LIST OF ELECTRICAL COMPANTIES.— Continued. 
ELECTRICAL RAILWAY, MANUFACTURING, AND INDUSTRIAL COMPANIES. 


Stock Dividends for Closing Оюп n Боевое допе 
eme. PUR e the . ares youre, | Cuin | бушап | meok coom 
3 1800, | 1900. | 1901. Highest. Lowest. 
20, 000 British Aluminium Н Oum. Pref. TIT eon TII eee 10 өөө 54% өө" 3$ — 4i 34— 4$ TI eos 
' nona Do. do. 16 Ist Mort. m Stock Bed. Stock 83 — 88 83 — 88 jii su 
100,000 | British Electric Traction was ses isi ..| 10 8 * 9 p 9 v 124— 134 | 124— 133 131| 13 
100,000 Do. do. ww 10 е - .. | 12à— 13 124— 13 1275] 12,4 
&00,0001 Do. do. 55 Parr гаа Debenture вю oo. Stock . . |124 —127 xd|124 —127 xd| 1253 pot 
100,000 British Insulated Wire 0. En . 5 20 9| 15 * 10 0% 8 — 8 | 4- 78 8 
100,000 : do. RY Onm. Pref. - 88 n ues Ga 52— 6} 53— 6 6 513 
50,000 Do. do. 44 % 1st Mort. Deb. Red. . vo. | 100 T - .. [102 —105 102 —105 ХА " 
60,000 I Browett, Lindley & Co. (1599), Ore es ww] &1 8 .. | 188 to 15s. | 13s. to 156. а 
50,000 6% Cum. Pref, ... oo. | £l 6 . | 16/0 to 16/6 | 16/0 to 16/6 5i 
105, 791 | Brush Bleol. ‘Enging. а 'Оға., 1 to 105,731 985 ө» 2 5i b Nil — 12 1— 1 , 
150,000 Do. do.  Non-cun. бф Pref " ies 3 d б 351 — н 11— 1 ki 
125, 0001 Do. do 4 b. Stock iex ... Stock .. 100 —108 100 —103 is 
125,0002 Do. do. 4} P Perp. 2nd Deb. Stock Stock 94 — 99 93 — 98 E 
35,000 | Oallender’s Oable Construction в " ра als 5 15 [4 15 5 % 20 о X 153— 164 | 154— 164 168 | loys 
40,000 Do. do. 5 Y Cum. Pref. is 5| .. 54— 61 58— 6} 6180 
90,0002 Do. do. 44 % 1st Mort. Deb. воск Bed ... Stock ёз à 109 —113 109 —113 ie: 
1,860,014 | Oentral London Bailway, Ord. Btock "T .. |Btock| .. aes 4 951103 —106 104 —107 1064 | 105 
494,093 Do. do. 49% Pref. Stock .. s.. JBtock| ... as 4 $ 106 —109  |107 —110 к | 
494,993 Do. do. Det. do cos Stock mS 103 —106 |104 —107 1054 | .. 
1,330,000 | City and South London Railway  .. б eee Stock 1%] 12%] 2 N 71 — 78 72 — 74 724 | 714 
85,000 | Crompton & Oo., Nos. 1 to 85,000  ... TN i bas 8| "i9 5 74%| 2 — 28 24— 3 MS Е 


Do. 5 J 1st Mort. Reg. Debs., 1 to 900 of e = 
100,000; £100, and 901 to 11 ,000 of £50 red ees eee [Ir eee 101 106 % 101 106 % eee eer 
99,261 | Edison & Swan Utd. El. Legt., “A” £3 pd. 1 to 99,261 5| 6 21 eoe i— d i- ff - T. 
17,199 Do. do. do. SAT Bhares, 01—017,139 І 5 6 2 eee 14— 2 14— 24 oes eee 
844,033! Do. do. do. 4% Deb. Btock Red ..| 100] ... M" e. | 74 — 78 74 — 78 vos iss 


100,000: Do. do. 5% 2nd Deb. Stock Prov. Certa. all pd. 100 | ... |... | ... | 77 — 82 xd 77 — 82 Kd 


112,100 | Electric Construction, 1 to.112,100 ... 85 iss ве; 2164 6% 66 11— 2 11— 2 12| .. 
. 91,890 Do. do 7 Cum. Pref., 1 to 31,390... iss 21 ses 79 ud 24— 3 241— 3 e 
182,500; Ро. до. 4% Perp. 1st Mort. Deb. Btock ... Stock 99 —102 99 —102 ii 
25,000 | General Elec. Со. (1900) 5 Y Cum. Pref. ... ©» % 19 1 uu 5 Y 5 | 10 — 104 | 10 — 104 bs i 
£00,000 Do. do. 4 % Mort. Deb. ... iss . |Btock| ... ses 99 — 102 100 —103 101 25 
85,000 ну: (W. T) Telegraph Works, “as га: “us aes 5 | 15 20 20 % 16 — 17 16 — 17 166 | ... 
85,000 до. 4 2 Fret 5 4$ 4$ eee 54— 53 51— 53 [ID eee 
48,050 De ae do. 4 ort. Deb. Btock... Btock| ... ses .. 1109 —113 |109 —113 T P 
50,000 | India-Rabber, Gutta-Percha and Telegraph Works „| 10 | 10 | 10 Ф| ... | 205—214 204— 214 к " 
000,000: Do. do. do. 4 9 1st Mort. Deb... 6. | 100 | ... ET *. | 99 —102 xdj199 —102 ‚ө. ses 
87,500 Liverpool Overhead Railway. Ord. tee T ..| 10| 8895| 3815 15% 444— 4R !!4H— 4i$| oe ee 
10,000 1 Do. do. Pret., £10 paid rr eee 10 5 ЯТ eee 94 — 104 ! 9#— 102 set TII 
7,500 Parker (Thomas), Limited, Ord., Nos. 1 to 7,500 ... 6. | 10| .. a ae 144—154 4 153 2 ia 
§Rosling & Fynn 6 Ф Cum. Pref. ... i s „ | €] ves 6 . | 19/0 to 20% s 185 " 

87,350 | Telegraph Construction and Maintenance ..| 12 | 15 174%] 20 Ф| 38 — 41 138 — 41 

150,0002 Do. 4 95 Deb. Bds. Nos. 1 to 1,500 Red. 1909 „. | 100 .. |102 —105 102 —105 

$40,0002; Waterloo and City Railway. Ord. Rtock 100 | 8 g% 3 [4 3 Y] 90 — 93 90 — 93 


+ Qoossticpe op Liverpool Stock Exchange. 1 Unless otherwise stated all shares are fully paid § From Bradford Share List. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY апо 


Consolidated Telephone Conatroction and Maintenance, A—1k · Oldbam, Ash and Hyde Eleotrio (410 pd.), „ 13—14. 
National Electric Free Wiring, 1. P bone Bret 0615 045 р4.), 10—11. 


From Rr mirgb»m Phare T i» Psnb rate of Pio m 4 per cent. (October 2nd. 1909). 


9 From Mancbester Rbare List. 
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MARKET QUOTATIONS, Wednesday, October 8th. 


OHEMICALS. &o. | This week. | Last week. тле. or Deo. METALS. &o, (conttoued,) Thie week.| Last week. Ind. or 0... 


ee per owt. 5 / 0j- ee 


€ Acid, Hydrochloric .. p Copper Sheet ee ee .. рег ton £69 £69 8 
[ oe Nitric ee ео [El per cwt. 2 · 2 · ee $ 99 Rod ee oe ee ee per ton £69 £69 ee 
а „ Oralie vs V eo per owt, 827 80 ee 0 a Dlectrolyuc) Bars „ рег ton £67 £67 s 
€ „ Sualpboric.. es e. per owt. 5/6 5/6 T в „ 10 Bheete .. рег ton £74 £74 T 
e Armmoniao, ee per owt, 42/. 42/. ee 6 [T] [1] Rod ee per ton £67 £ ry) 
а ишн» Moriate (crystal) .. per on #88 10 £88 18 .. в 5 ds Н.О. Wire per lb. 74d. Tad. 85 
.. per ton apr £80 f Ebonite Rod. i m e» per lb. о/- bf е5 
в Bleach powder es per ton £4 10s. 21 50s. dec f Sheet ae ee per lb. 6j. bj x 
а Bisulphide of Carbon .. et per ton PT 216 ^ German Bilver Wire гә ee per lb. 1/6 1/5 
в Вогах а А „ per ton · 418 £18 га h Gutta-percha ne. РА e. рег lb. 87. 8, 
= Bensole (90 ' ] oo А „ рег gal. JE 1 T h India-rubber, Para fine аа per Ib. 3/1610 3/3 | / to 3/2 ine 
в (60 Je» ‘ e. per gal. 6/6 6 es í Iron, Charcoal] Sheets . per £18 £18 - 
a Copper Sulphate T .. perton £19 219 . $ Pig (Cleveland warrants) . per ton 53/6 58/7 1d. dec 
а Lead, Nitrate ee .. per ton 494 94 А б оор, ах ‚ acoording to per ton) From £11 | From £11 „> 
€ n White Bugar в» „ per ton 221 231 А $ as e» рег ton, 47/6 to 60/- | 47/6 to 50j- T 
в и Peroxi Spiri oe - ы б “> "ү T f Wire, galvanised No.8 .. per ton 2105 . 15 xi 
@ ylated m 5 to 
Naphtha, B olvént al TE 0). per I 5/6 5/6 t 9 Lead, English 1pngot ee e, por ton { to 411 £11 2 6] dec. 
a Potesb, Bichromate, in cash... Bd, 8а, ee Sheet - ee per ton £18 £18 os 
e „ Caustic 3 es Der ton 94 494 E ы Manganin "Wire No. 9 per lb. 8/- Bj- Us 
9 p e. per ton Ere b T ә Morou АА e. per bot. 248 16 &8 16 5% 
€ Bhellao „ per owt, 109/ 109 / "s 4 Mica ( (is original oases), amall .. per Ib. 84.0098. | 8d. v0 dd. E 
a SUDAN of "Magnesia .. .. рег ton 24 10 £4 10 ee d a T „ medium per Ib. 1/9 to 2/9 1/9 to 3/9 s 
a Bolphur, Sublimed Flowers .. рег ton £06 6 ge oe a „% large .. per Ib. 8/8 to 9/8 to 7/8 T 
: " 5 oe per ton 5 18 46 10 T P Phosphor Bronze раш о сар e per Ib. IId. to 1/9 |1154, to 1/9 ae 
.. per ton ‘£6 £6 к Р rolled per Ib. | 1- $o1/8 | $- to 1/8 22 
д Bods 8 eilte 0 Ф) .. per ton £10 15 819 15 T p Т 3 per Ib. m 1% m 1/3 5% 
8 v p e. per ton 48 28 P 0 Рівно, г, es ee per ox. 84 £4 bs 
e B ate, corks ee per ib. д. dad, T { Silicium Bronze Wire per ìb. | 94.901/. dd. зс 1/ oe 
A Magnet, ссор to en per £58 £58 T 
METALS. &0. Е e in bare өө oe T ATA ee 
to to 
b Alominior Ingote, in ton lowe per ton | 4148 вив " d ты, bio. . per ton | "on; £118 £1 deo 
" W in ton lote per ton 934 2594 e* Д u ton è ee per lb. [6 1/® ў 
Sheet, in ton lots 8 € 4191 smp 92 wire, No» 1 10 ie por lb. 1/64 1064 
p Babbite’s metal ingots £40 зо 4140 1240 to £140 e p White Anti: frietiop Мола" 
: W metal to 19") basis Ber Ib. d s % White Ant brane . per ton £86 to £60 | £86 to £60 - 
в Tube (brased) per Ib. d d es І З arno, 9/100 Өте) Conon, op ep 15 por ib а. 3d. T 
6 n » (solid ürawn) ee Por lb. 7 d és 6 ies. Fas .. ee per lb. d, d. m 
6 [1] W өө [E per Ib, 7d qd ee 1 M 10 Ida. Rusan Фе per lb. d. 4 Rd. oe 
e Conver (brased) per Jb. аза. д. ae . Russian, single .. per ib. d. d 
(solid drawn) . o. per lb. 9d. d. wr 1 180 Iba. Jute rove .. per ton) £)1 11 271 15 ; 
9 Copper Bars (best selected) .. per ton £69 £69 a Sipe, Bb^. :V!ells Montagne pnd.) per tor £ ` 


b T. е Co., Led 
e Britis u ium А " 
Quotations e Messrs. Thos. Bolton & Bons. 
aupplied by 4 Messrs, F, Wiggins & Sons, 
в Messrs. Frederick Smith & Оо, 


f рки, К and тосе уои 
Quotations J 6 Merz. Lanes, Till & CG. 
supplied Ly | Mears. Bolling & Lowe 

} Мевага. Walter H. Hindley & Oo., Lid. 


Quotations 
supplied by 


E Mesure: Morris Ashby, Limited, 


Messrs. W. T. Cover Co., Lid. 


a Messrs. P. Orm 
o Messrs, J 


p The Phosphor Bronse 


iston & Sons, 
ohnson, Май Matihey 6 Co., Lid. 
Company, Lad. 
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THE APPLICATION OF ELECTRIC POWER IN 
THE IRON AND STEEL INDUSTRIES.“ 


By D. SELBY-BIGGE (Newcastle-on-Tyne). 
(Concluded from page 598.) 


dir ciant Beli driving from Motor. 


— — — MaMo 


Operation, | Revs. | Volte. Даре. Electrical Remarks. 
— — — — ä —ͤ— 
Motor, shafting, and 175 230 22 | 67 Air compressor, 9 in. 
Pumps diameter, 10 in. 
stroke 
Pumping up to maxi- 170 230 0 | 21:5 Maximum pressure, 
mum pressure . 80 Ibs. 


Pattern Shop Motor. 15-Horse-Power Motor. 220 Volts. 


Operation. Revs. Amps. | Volte. E а. gal eles кз ical 
— ee) MR - — 
| | Actual рег 
| | Total. operation. 
Motor and shafting ..| 170 | 95, 233 29 29 
Circular saw, 2 ft. 8 in. | \ 
diameter, running light... | 800 | 10:5 233 32 | E 
Cutting yellow pine 11 in. мас 2 е p 9:4 
deep, 7 ft. per minute id 2 
: Average, 29 | 233 5'8 
Thickness machine, 2 ft. 6 in. | 
bed, running light 3.800 12 | 230 37 0:8 
Burfacing yellow pine 11 in. | 
wide, 13 ft. per minute... 


37-Horse-Power Motor. 


Operation. | Revs. ке Volta, e Peen icad 
| К | e 
Total. (operation. 
Motor and shafting | — 12 230 37 | 87 
Circular saw, 3 ft. diameter, | 
running light ..1 1,200 | 21 230 64 | 27 
Sawing yellow pine 11 in. | | 
deep, 20 ft. per minute — 71 230 | 215 | 151 
Circularsaw, 33 in. diameter, | 
running light... "m ÉS 26 | 230 80 43 
Cross-cut lignum-vitæ, 9łin. | | i 


deep x 18 in. long ... | — | 41 | 230 | 12'6 46 
| 


30. Ton Cranes. Boiler Shop, 25 H.P. Motor. 220 Volts. 


Electrical oe 


Operation. Amps. Volts. 1 85 "EHE, Feet 
Actual per 
Total. | operation. | 
Motor and shafting | 
and belts (light)... 12 230 43 43 25 
Heaving (light.. 16 290 49 06 — — 
Cross travel (light) : 15 230 48 0:5 — 
Longitudinal travel | | | 
(light) 16 230 49 00 — — 
Longitudinal and | | | 
cross travel (light) 18 230 555 12 — — 
Travelling long.. . 162 230 49 068 1 min. 90 ft. 
Weight 16 tons. | | | 
heaving ... .. 36 230 | 111 62 lmin.. 5 ft. 
Cross travel... — 30 230 92 44 — — 
Longitudinal travel. 18 230 55 0'6 1 min. 90 ft. 


Utilisation of Waste Blast- Furnace Gases.—'l'his paper would not 


be complete without some reference to the great development 


which has taken place recently in utilising the waste gases from 
blast-furnaces for operating gas engines, which in their turn can be 
employed for directly driving blowing engines or dynamo, which 
latter in their turn would distribute electricity for power purposes 
throughout the works. 

From the results of very carefully made experimenta, conducted 
by Prof. Wits in July, 1898, and Prof. Hubert, in April, 1900, it 
has been found that a Cockerill " Simplex" engine of large size 
does not use more than about 100 cub. ft. of average blast turnace 
gas per effective horse-power per hour, which is less than one-fourth 
the consumption of gas required to develop the same power from 
boilers and good modern condensing steam engines, so that there is 
an immense surplus of power to be obtained from a blast furnace if 
the blowing engines are worked by gas, which can be still further 
increased if the gas is properly cleaned for the stoves, and its 
efficiency thus increased. It is estimated that for every 100 tons of 


* Paper read before the Iron and Bteel Institute ati Düsseldorf, 
Beptember, 1902. 
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coke used in an ordinary Cleveland blast furnace, after making 
ample allowance for gas for the stoves, and power for the lifte, 
pumps, &c., and for gas for working the necessary blowing engines, 
there ів a surplus of at least 1,500 H. P., во that by economising gas 
by cleaning, and developing the necessary power by gas engines, 
every blast-furnace owner would have a very large surplus of 
power for his steel or other works, in the form of electricity or 
otherwise. 

It would be impossible to overrate this new development in 
power production. In Great Britain really large sources of water 
power are practically unknown, and the sources from which elec- 
tricity can be produced most economically will be undoubtedly due 
to the development of large power gas engines making use of the 


surplus gases from the blast-furnaces, which would otherwise be 


wasted. 

Engines have been constructed and are at work, of 1,200 H. P., 
and an engine of this type is now building for no less than 
2,500 H.P. 

The Development of Electric Power Companies.—During the past 
two years great activity has been displayed in England in the 
formation of large electric companies, dealing with extensive tracta 
of country and covering under their Parliamentary powers vast 
areas for the supply of electricity in bulk to tramway companies, 
electric light companies, works owners, and for manufacturing 
purposes, generally. 

In certain cases, and under favourable conditions with regard to 
the district to be supplied, these companies may meet with success, 
but іп many cases the author is of opinion the matter has been 
rushed into somewhat precipitately. Taking, for instance, a district 
of a fairly concentrated character, or in which a large number of 
small works and factories exist, absorbing each, say, 100 to 200 E. P., 
it might be found that with the power company supplying them 
with electricity at 1d. per unit, it would be more profitable and 
convenient to them to obtain their power from the company in 
preference to laying down their own plant. In cases such as this, 
the power companies should have a good field before them. When, 
however, the power company enters the field in districts where all 
the works are of an extensive character, and absorb 500 to 5,000 H.P. 
jn electric current each, the case changes its aspect, and it will be 
found that it will be more profitable for the works owners to produce 
their own power. 

On examining closely the cost of production of electricity by 
works owners in tbeir own works, it 18 quite clear that with gene- 
rating stations of 400 H.P. and upwards, equipped with economical 
and modern appliances in the shape of high-pressure boilers, 
mechanical stokers, triple-expansion condensing engines, working 
with superheated steam, &c., the cost of production should not 
exceed 4d. per Board of Trade unit, inclusive of interest and 
depreciation on the capital outlay. With blast-furnace waste gases 
this figure would be still less. 

The author is of opinion that in the case of power stations in 
works dealing with 1,000 H.P. and upwards, and laid down upon 
the most modern lines, this cost of production can be reduced to 
0 4d. per Board of Trade unit, as shown in the case of Messrs. 
Dorman, Long & Co.’s works. 

Some of the cases have been taken from plants which have been 
in operation for some considerable time, and in which the very 
latest appliances and highest pressures may not be available. 
It would be most interesting with regard to the above subject 
to have the experience of those who have had the practical 
experience of producing their electric power, making use of 
large yas engines working with the waste gases from the blast 
furnaces, and to hear from them at what cost per unit they find they 
are producing their electric power, delivered at the switchboard. 

Far be it from the author to discourage enterprise in any shape 
or form, especially as regards the formation of power companies, 
but that enterprise should be duly tempered with caution in formu- 
lating such large schemes. 

It would be interesting to have the experience of our German 
friends on this point, as the majority of the large works have their 
own sources of power supply, and to hear from them the lowest 
rate at which they are producing their unit of electricity. 

Conclusion and Summary.—'The cases enumerated above demon- 
strate in a practical manner the advantages which have actually 
accrued from tbe substitution of electricity for steam or other forms 
of driving. 

Electricity used as a motive power was, in the days when the 
author first treated the subject in the form of a paper, comparatively 
& new departure for the works manager and engineer. The 
enormous developments and strides which bave been made during 
the past ten years in this branch of engineering render it necessary 
that every works owner and engineer should acquire a thorough 
knowledge of this subject. 

We have in Great Britain been somewhat slow in making use of 
all the advantages which electricity has enabled us to reap. In 
man are to be found the same old low-pressure boilers 
which have done service for the past 30 years, with working pre- 
sures as low as 15 lbs. per sq. in. In other works are still to be 
found the same old beam engines constructed in the days of Watt 
and Stephenson. Works are stil to be found in which over 100 
small high-pressure and non-condensing engines are distributed 
with their mileage of steam pipes throughout the works—little or 
no attempt having been made to improve this state of affairs. It is in 
cages such as these that the author trusts this paper may be of service 
by showing clearly and in a practical mapner the actual result 
which would accrue from the remodelling of the driving arrange- 
mente upon the electrical method. 

In no country bave we finer examples before us of the 
achievements of electricity as a motive power than in Germany, 


and we must all admire the skill, ingenuity, and above all, the 
enterprise of our German friends in this direction. 

There are many outlying advantages which would accrue were 
works and industrial establishments driven electrically. There 
would be an enormous reduction in the smoke produced in large 
manufacturing centres, and a proportionately healthier state of 
things for the inbabitante, 

In these days, when the idea of coalfields giving out is mooted, 
there would be a perceptible difference in the quantity of our coal 
consumption, which, although perhaps unpalatable to the coal- 
owner, would be most welcome to the manufacturer, who aims at the 
lowest cost of production. The application of electric power to the 
iron and steel, engineering, and manufacturing industries in Great 
Britain has certainly not developed with anything like the rapidity 
with which it has progressed in America aad on the Continent, and 
the author has often wished to ascertain the reasons. 

Generally speaking, the powers and responsibility vested in the 
general manager of a works in Englaad are very different from what 
they are in a works in America. "There the position is one of much 
greater latitude in the scope of innovations and improvements, and 
of responsibility also. 

The actual result, therefore, is that improvements and savings are 
rapidly carried out, and the board of directors look to their manager 
for the expected improvement and savings, owing to the manager's 
minute knowledge of the details of the scheme he is putting forward 
and his great sense of responsibility in the matter. In the author's 
experience in dealing with firms in England, he has most frequently 
been struck with the small scope of initiative action allotted to the 
works manager, nearly every innovation and improvement being 
referred to the board of directors. This, in a very large degree, 
appears to be a retarding influence on electric power progress in 
our country. 

In brief, the scope and responsibility vested in the works 
manager in America is very different from that allotted to the works 
manager in England. The board of directors’ decision is respon- 
sible for the results obtained, and the works manager carries out 
the wishes of the board; on the other side the works manager is 
directly responsible tothe board for the innovations that have been 
carried out. 

There is one point that has most forcibly struck the author in 
dealing with improvement schemes for works. 

Outside of our own country he has invariably been met witha 
first question, What is the saving to be effected under the proposed 
scheme?” In England the first question put is, What is the cost 
going to be?” 

Both are naturally very important considerations, but many 
a time really great and immediate savings have been left 
unconsidered because of a mere glance at the first cost, and the docu- 
ments have been pigeon-holed and shelved, only to be brought out 
when absolute necessity, not real enterprise, compelled them to be 
resorted to again. 

In the many uses to which electricity has been applied as motive 
power, none has proved more suitable than its application 
to shipyards, dockyards, and other works of this description, 
possessing a great number of scattered and intermittently working 
machines. Our great dockyards both at home and abroad offer a 
case in which enormous savings could be effected. The reduction 
in working costs of a number of shipyards with which the author is 
acquainted bas varied between 30 per cent. and 60 per cent. If this 
same saving could be effected in similar establishmente, such a8 our 
Government dockyards, the result would be highly beneficial to the 
country. 

In placing this paper before the Iron and Steel Institute, the author's 
one endeavour has been to show what are the immense poseibilities 
and advantages to be derived from carefully considered electric 
power schemes. He has done his best to put tbe subject forward 
plainly and in a practical light, and if in the preceding pages he has 
given data, information, and subjects for thought and consideration 
to the members of this important Institute, his task will have been 
amply repaid. 

The author's thanks are due to the following firms for information 
kindly placed at his disposal :— 

The Lahmeyer Electrical Co., Ltd., London; Messrs. Siemens 
Bros, & Co., Ltd., London; Messrs. Laurence, Scott & Co., Ltd., 
Norwich; Messrs. Richardsons, Westgarth & Co., Ltd., Hartlepool 
and Middlesbrough; Col. Crompton, London; Messrs. Ernest 
Scott & Mountain, Ltd., Newcastle-upon-Tyne; Messrs. J. H. 
Holmes & Co., Newcastle-on-Tyne; Messrs. Dorman, Long & Co., 
Ltd., Middlesbrough ; Messrs. Archibald Smith & Stevens, London ; 
the Westinghouse Co., London; Mr. Alexander Siemens, London; 
Prof. Salomons, Frankfurt; the Allgemeine Electricitäts Gesell- 
schaft, Berlin; the Compagnie Internationale d'Electricité, Liège; 
Messrs. Guest, Keen & Nettlefolds, Ltd.; Sir James Laing and 
Sons; Messrs. Short Bros.; Messrs. Craig Taylor; and Messrs. 
Scott & Co. 


` 


Exeter.—The City Council on September 25th decided 
on nine routes to be followed by the proposed Corporation electric 
trams, extending over about nine miles of single track in a street 
mileage of about eight miles, and including a section running 
through the main streets, which had been strongly opposed by the 


traders. The Committee estimated the cost of street works, including 
overhead equipment, at £6,500 per mile. 


| 
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BRITISH ASSOCIATION. BELFAST, 1909. 


THE SOLIGNAC BOILER. 
Ву W. H. Воотн, M. Am. Soc. C. . 
(Abstract of Paper read in Section G.) 


Some time ago the Solignac boiler was brought to my notice, and 
impressed me with its novel and ingenious construction. A small 
boiler was lately put in my hands to test, and some very instructive 
figures have been obtained. MM 

The boiler had & small steam drum maintained about half 
full of water. The lower part of the drum communicates with 
a flat header, whence issue 113 small tubes about 1 in. internal 
diameter (25 mm.). These extend to a length of about 4 ft., aud 
are bent back on themselves in the form of a round- pointed V, aud 
brorght to a second header attached to the upper part of the steam 
drum. Tbe tubes, therefore, discbarge above the water level in the 
dram, The lower end of each tube is closed by a brass nozzle with 
an opening of about ꝗ in., and the openings from the steam drum 
to the three divisions of the lower reader are of small area. Ag 
during the tests each tube dealt with about half a pound of water 
per minute, it is obvious that the flow through the nozzles must 
have been very rapid. Half a pound would measure about 
14 cubic in., and 0°23 cubic in. per second, which the rate of flow 
represents, would demand a velocity of 6 in. per second through a 
hole of 5; in., which was the actual size of the nozzles of the 113 
tubes. The flow in the lowest row of tubes would be greater than 
the average. 

The principle aimed at is to secure a supply of water, not 
seriously greater than the tube will evaporate, so that very little 
water is discharged with the steam, and the head producing circu- 
lation approximates to the height of the water level above the 
tubes. 


In the Solignac boiler tested the rat io of heating surface to grate 
surface ів only 37 to 1. Yet this small surface gave an efficiency 
of beat absorption of over 60 per cent., with a rate of coal con- 
sumption of 43 Ibs. per square foot of grate-surface, a rate that 
vas obtained with a draught of only 1 in. ot water gauge at the 
bue of the chimney. | 

A volume of 0°23 cubic in. of water when converted to steam at an 
absolute pressure of 150 lba., per eq. in. has a volume of 
431 cubic in., hence the mean velocity of flow of steam in the tubes 
is fully 4'6 ft. per second. 


With hot feed this boiler, with 10 sq. ft. of grate surface, will 
deal with at least 4,000 Ibs. per hour of water, and will produce 
that amount 5f dry steam. Probably some of the tubes deliver 
superheated steam to the drum. A suitable diaphragm separates the 
steam outlet from the discharge of the tubes, and the driest steam 
comes in above the moister steam, and assists to dry the whole. No 


raising points out the boiler as an extremely useful adjunct to an 
electric light or power station. By the aid of a couple of shovels 
of fire from a working boiler, the use of a steam jet or fan draught, 
aud a few gallons of hot water from another boiler, or from the 
ordinary hot feed, this little boiler, in 5 minutes, could be pouring 
out steam at the rate of 3,000 or 4,000 lbs. per hour with regularity. 
These characteristics, then, render the boiler particularly well suited 
to deal with the sudden accession of load demanded by a fog ina 
lighting station. They also show its fitness for dealing with the 
brief peak of the ordinary night load. 

Most water-tube boilers have a heating surface 50 to 70 times 
their grate surface, the latter number being the ratio of a Thorney- 
croft boiler. Witha coal consumption of 66:8 lbs. per foot of grate, 
the Thorneycroft* boiler evaporated 8:5 lbs. per foot of heating sur- 
face with an efficiency of 66:6 N. and a performance factor of 87 4, the 
heating surface ratio being 1:878 greater thun that of the Solignae 
boiler, and the coal consumption per foot of heating surface, there- 


1,530 ; А 
1.878 or 0:8146 that of the Solignac. 


fore, being 

At 298 lbs. of coal consumption per square foot of grate per hour, 

the Thorneycroft boiler had an efficiency of 78-2 per cent, au 
evaporation of 477 lbs. per foot of heating surface, and a performaure 
factor of only about 56. These figures are very striking testimony 
for tne Solignac boiler which is unrivalled ав a generator of вбеаш 
per unit of floor area or volume occupied. 
_ Priming in steam boilers is due to ebullition of the mass of water 
in the boiler, steam rising through the water surface aud carryiug 
upwards with it films of water. In the Solignac boiler, as in all 
which deliver their circulation water above the water level in the 
drum, there is no priming, the water which circulates with the 
steam being thrown down upon the surface of the water in the 
steam drum, parting with its steam above that level. The water in 
the drum rea;ains quiescent, and only enters into ebullition should 
tbe steam pressure fall quickly, when, of course, the surplus heat in 
the water is given up to the steam which escapes owing to the 
reduced pressure The inventor of this boiler, who, unfortunately, 
died during the time I was engaged in testing it, held that a tube 
which evaporated 10 kilos of water per unit of length was less 
cooled by the water than one which evaporated 20 kilos. In the 
one case he held that the surface of the tube was cooled by the 
absorption of heat by the water, and in the other case it was cooled by 
the giving up of heat to water that was in rapid motion, and ready to 
absorb beat in becoming steam. He then constructed his boiler 
with three principles in view. 

1. The presence of the diaphragma with small perforations to avoid 
choking the tubes with water. 

2. The cleaning by reverse flow of steam, which is effected by 
closing the water supply cocks on the down-comer to the lower 
header, and opening the lower blow-out cocks which permit steam 
to flow back through the tubes to the blow out. 

3. The whole bundle of tubes, and tbe steam drum, are so con- 
structed and carried that they can be turned out of the casing for 
examination in a few minutes, and replaced as 

readily. This is effected by carrying the drum on 
- 1800 two hinged columns. By removing the securing 
cotters, the whole boiler can be let out of ite casing, 
on every tube examined, and the interior lining of the . 
casing examined and replaced, or repaired, with 
ease iu every part. For convenience of repair, 
blow out, &c., the tubes are set in several headers, 
three in the case of the boiler tested by the author. 
The salhent features of two of the tests are 
given on the next page. The first five tests were 
made with a grate having narrow air spaces be- 
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TESTS oF THE SOLIGNAC BOILER. 


mot of moisture jg to be found when discharging 4,000 lbs. of steam 
per bonr to the atmosphere. 
on] ы small boiler referred to, the whole fleor space occupied is 
ААИ" supplying steam to a good compound engine on a 
hot ы let the boiler would. thus produce steam for 250 1. . p. from 
ban 1 i i F., and should produce more with a higher draught 
10 ae It might therefore be called on to supply steam for 
linp. i esch square foot of floor space occupied, or about 
in F. for each cubic fcot of total volume contained within the 


Buch an output is ex Е М . 

i ceedingly high, and points to the value of 
ste boiler as а steam generator for small vessels of the torpedo boat 
Water can be raised from cold water in a few minutes, the 
contents of the boiler being small. This rapidity of steam 


— — — 


vween the bars, and the bar surface was divided 
into i squares by transverse air slots. The other 
two tests were made with a plain straight English 
bar with à air spaces. While essier to clean, it 
did not so well distribute the air, the fire burned 
sooner into holes and the efficiency was lesa. A 
notable feature is the evaporation per square foot 
of floor space. This is one of the moet valuable 
feacures of the boiler looked on as an emergency 
boiler or for use in torpedo boats, because it euables 
80 large a steam producing capacity to be placed in 
a limited space. 

During the progress of the tests, both coal and 
water were supplied in small weighed quantities, in 
order that the curves of consumption might be 
drawn with fair accuracy, and these show how ex- 
| ceedingly regular was the performance by the 

boiler. 

———À oues The whole of the seven tests were run with 

ЕЕ the best Welsh coal, Nixons, or Powell Duffryn. 
Tbe amouut of smoke was slight, there being a 
fair height above the grate before the gases entered 
tbe tubes. 

The maximum beat transmission of the Thorneycroft boiler per 
minute per square foot of heating surface was 153 B.Th U. This 
figure is much below several tests of the Sulignac boiler except that 
with { in. natural draught enly. 

In addition to the tests made by myself, the boiler has also been 
tested by the Vulcau Insurance Company, with very similar results. 

Тре rate of coal consumption per square foot of grate per hour 
during the boiler company's test was 39:6 lbs., and the evapora- 
tion per pound of combustible from and at 212° was 9 61 lbe. Tne 
efficiency of the boiler was 62'0 per cent. t 

Other tests were made by the insurance company at differen 
draughts and with different thickness of fire, and they are all con- 


ы Bee Trans. I. O. L., Vol. xcix. 


ENO OF TEST 


SCALE OF WATER. 0 


SCALE OF COAL . e. 
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sistent with the figures obtained by myself ; indeed, one of the most 
striking peculiarities of the boiler is the extreme regularity in ita 
performances and the ease with which accurate results can be 
obtained when testing it. 

The calorific capacity of all the coals throughout the tests is 
practically 15,000 B.T.U. 


June 91st, June 2186, 
902. 1902. 
= > — ~ е | 

Draught. Water gaug ке inches. 1 | 1 
Boiler pressure д 88 ке lbs. | 133 ‚ 127 
Feed temperature degrees F. | 64° 64° 
Coal, per hour es xe e" . . | 1969 425 
Grate surface as e... 8g. ft. 10 10 
Coal, per sq. ft. of grate surface per hour lbs. | 19°69 42:5 
Water per lb. of combustible from aud at | 

212^ ... а ade -— jus lbs. — 107758 10 84 
Heating surface n? e. EQ. ft. | 372 372 
Water per sq. ft. of heating surface from and | 

at 212" per hour is m los. 5:38 11:92 
Grate bars Ses P aa French French 
Evaporation per sq. ft. of floor space per | 

hour from and at 2122. ias lbs 74 164 
Mean rate of heat transmission per sq. ft. of | 

heating surface per minute .. B. Th U. 86 192 
Performance factor ... vet ie . 578 | 123 
Water evaporated per hour lbs. | 2,000 4,435 


THE ELECTRICAL CONDUCTIVITY OF CERTAIN ALU- 
MINIUM ALLOYS AS AFFECTED BY EXPOSURE TO 
LONDON ATMOSPHERE. 


By Ernest WILSON. 
(Paper read in Section G.) 


Tun physical properties of certain light aluminium alloys have 
formed the subject of a communication,* and, as stated therein, a 
specimen of each alloy was placed on the roof of King's College, 
London, in order to investigate the effect of exposure to London 
atmosphere. The specimens are in the form of wire, 0°126 in. 
(3:2 mm.) diameter, supported on a wooden frame, and were placed 
on the roof on June 11th, 1901. They have been tested after about 
13 months' exposure, and bave revealed some interesting facts. In 
order that the chemical analysis may be inspected it is again given 
in the following table, which gives the results of the tests. It is 
assumed that the observed effects are principally due to pitting at 
the surface, but exposure might also affect the structure of these 
alloys :— - | 


Specific resist. in Percentage varia- 


" él Analysis. 
VB. ee ane xus ae 107° legal ohms | tion of spccific 
o'S ' ' before exposure | resist. as found 
u^ Si Fe. | Cu. | Ni. | Mn. | Zn. on June 11, 1901. on July 28, 1902, 
16 0-31 0˙37 0-11 — —| — 2˙92 1:81 
4 0°38/0°25;0716:' — — — 2:88 1:83 
13,038 0°25 | 1°58 | „ темы ое 3:34 | 4°50 
14 040 031/186; — | -j — 3:25 6 18 
15 | 0'40 040,261! — — | — 3°34 8°07 
1 0°38 10:291017] — — |069 2:86 198 
2 0˙430˙28 0˙30 — — |1:20 2°94 1:30 
Б 0˙43 0˙39 009 — : — |2'04 3:07 2:30 
т 0:37 O˙25 0:05 0˙75 — | — 3:05 1:21 
8 035 0˙29 10:09 119: — | — |. 3:24 2:07 
20 0°37 11-10 | 0°06 | 2°25; — | — | 3°18 1°64 
24 0°35/116/009; — | — | — 2:97 0:60 
3,037 0:28;,0:59!| — | — 10:59 3:06 ' 2`49 
6:0:89|031/|0:63| — — 120 3:12 2:00 
17 0'35 0°53 | 0°10 į 0:83 | — |0°SO 3°03 099 
12 0:31 10:59 0˙19 109 — |073 3:33 1°21 
18 0°43 |0°40|0°21 118 — 194 3°24 2°59 
19 0°35 | 0°29|0°11/2°01' — | 1°77 3 26 | 3:21 
11 0:39 | 0:56 | 0°24 231 — 0°38 3°48 1°93 
22 | 0 37 |043| 1°08 | 1°29; — = 3°41 | — 1°41 
21 0:39 | 2°57 | 0°10 130 * 3°24 — 0'80 
10 0˙32 0•˙54 0˙02 — 0°05 — 3:09 0:62 
9,0:331/035|003| — |035, — 3:30 | 1:92 
23 0°44|0°561009| — |178| — 3:49 2:20 


The position of aluminium in the electro-chemical series with 
respect to the other substances in the analysis is as follows:—Al 
Mn, Zn, Fe, Ni, Cu, Si. We should expect to find that copper, 
widely separated as it is, would be effective in the production of 
corrosion. This is found to be the case (specimens 16, 4, 13, 14, 15), 


* See' Journal Institution of Electrical Engineers, 1902 Pis 4 
Vol XXXI.;:also British Association Report, 1901; also {жөнге 
the Society, of» Arte, December 13th, 1901. 


the effect increasing with the percentage of copper. Nickel is well 
separated from aluminium in the series, and alone (specimen 19) 
has considerable effect, but if alloyed with copper 8 1 22) 
the conductivity has slightly increased during exposure. This 
specimen is specially promising, as it has a breaking load of 45,900 
lbe., and limit of elasticity of 36,600 lbs. per square inch. It has, 
comparatively, a low percentage extension (0°146 with 16,250 lbs. 
per. square inch), a high coefficient of expansion (0 0000252). and a 
low temperature coefficient for electrical resistance (000178 per 
1° C. between 0° C. and 100°C.). Again, iron in the presence of 
nickel (epecimen 21) has slightly increased conductivity. This 
Specimen has a comparatively high-breaking load of 42,200 lbe. per 
square inch, and its conductivity is slightly larger than in specimen 
22. Silicon is the most widely separated of all the substances in 
the above series, and it should be remembered that all commercial 
aluminium contains traces of silicon and iron. Since these 
alloys were supplied the purity of commercial aluminium 
has been greatly improved, so that further research may 
yield results from which more definite deductions may be made. 
For exposed light aluminium alloys it appears that copper alone 
should not be used in the alloy; the presence of equal amounts 
(about 1 per cent.) of nickel and copper certainly reduces conduc- 
tivity to a small extent, but the gain in mechanical and corrosive 


properties is great. 


THE EXPERIENCES OF A TELEGRAPH 
ENGINEER IN PERAK STATE, 1898—1901, 


By D. P. REID. 


(Concluded from page 581.) 


THs elephant in Perak is also a cause of trouble at times, especially 
the rogue species. These otherwise useful beasts come out at 
night on mischief bent, and amuse themselves by pulling up the 
telegraph poste and sleepers from the railway. 

On one occasion there was great excitement in the neighbour- 
hood of a small station named Chikus, in Lower Perak. | 

A goods train left Teluk Anson at 6.40 a.m. one morning, and on 
its arrival within a quarter of a mile of Ohikus an elephant 
appeared on the scene; he was walking leisurely forward along the 
line and did not see the approaching train, so that the driver was 
compelled to slow down and blow his whistle with a view to 
frightening the huge beast away. 

The elephant, however, who was of a different opinion, turned 
round and disputed the right of way ; the driver thereupon reversed 
and backed the train, and then going forward again, collided with 
the beast with such force as to crush in his head and splinter the 
tusks. 

The beast was thrown down the embankment, and although not 
quite dead, was disabled, and finally despatched by a bullet from 
a Snider rifle carried by a Sikh who was travelling in the carriage 
usually attached to these trains. 

Sometimes in the early morning certain stations are unable to 
work the telegraphs suecessfully owing to tbe bad insulation of the 
lines. Grass and shrubs grows so long and quickly that it is difficult 
to keep the lines entirely clear, and therefore until about nine or ten 
in the mornings telegraph working is often only possible with 
increased battery power on account of the heavy dew. When the 
sun, however, has exerted its drying power over the country, 
working is much improved. 

In this hot and damp country it is hardly possible to obtain any 
good resulte from taking morning tests; the great object in view is 
to keep the telegraphs working, and the telegraph engineer should 
feel satisfied if he can do this. 

Lightning flashes nightly in the Straits (and perhaps daily could 
we only see it), and the displays are really beautiful indeed; it is 
astonishing what little damage is done, considering the severity and 
frequency of thunderstorms in Perak. In many cases it is sheet 

lightning, but sometimes we were favoured by something worse. 
In the Betang Padang district a tremendous flash of lightning 
split to pieces five telegraph posts at a time and threw the line to 
the ground unbroken. The natives, who are very superstitious, 
were terrified, and it was with great difficulty that they were 
persuaded to return to work in that locality. 

On another section of railway, in Krian, new telegraph lines had 
been fitted up, and G.P. leads run into a station called Sungei Bogak. 
In order to keep the continuity of the line good, the G.P. of 
the “ up” line and that of the “down " line were joined “ throngh” 
inside the station office and left for a while pendiog the arrival of 
the apparatus. All went well for a while, when one morning the 
Tamil station-master came to his station at 6.30 a.m., and finding 
uit telegraph uva broken outwards (a wooden station), he 
sent a message to the district ins T, W i 
called the police to the scene, e 
а me 5 rg entrance to the office, they found that nothing 

en stolen, and were much puzzle i ard- 

ingyh ia ben broken, л р d аз о Ji the station board 

„Ав I waslin thellocality, I took a run down,“ and found: that а 

discharge of lightning, having caught the up“, Iine, leame into 
келк d ' t . B 5 t 

omom ra WW Men + 

ip E P E NE da M c CC NE E. 
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office, and discharged itself to earth, and so great was the > 

af е ‘on of air due to the heat generated, that one side of the office DR. MUIRHEADS NEW MODE OF 

was blown out. | TRANSMISSI | 
im In one section of line when the rails were being laid, a telegraph MM AND- RELET POR OAD EEE. 
nw line had been in course of erection, unknown to me, for a few ARR EC 
5 * weeks, and „ been placed in the hands of an ignorant By JOHN MUNRO 

t : contractor. м< . 
m 1 On being informed of “this, I at once proceeded to the locality 
Md and found about a сс teteng pM ДЫ been put up, and (Continued from page 604.) 

| the contractor, thinking he might raise imself in my estimation, Tus effect of the self-inductance in strai i А 
* mentioned that the posts had been erected in five days. illustrated by fig. 7, where the dotted line sr asus ae 
Mine | I looked at this staff, which was 80 small that the feat was an the shifting zero when the shunt is not applied, and the fall line of 
nes impossible one, and on examination the poles were found to have specimen B, which is equal and opposite to Hi shows the ground 
neral - 
m 
titio 
u 
Ше 
hour 
mur 
To 


 MyTBuNGaALOW|IN PERAK. 


GROUP oF TELEGRAPH LINEMEN. 


current passing through the shunt to earth, while specimen c gives 


been planted only a little over a foot deep, and could just manage 
the signals thus corrected by the shunt. 


to таер up; when І gave some of them а slight push, over they 
went. 

The only remedy now to rectify the bad work, was to set my men L Y о S L Y O N S 

on to push the whole 5 miles of posts down, and make the contractor UE. Р en 8 TE 

do the needful under supervision. Y Stine —— PS „ TUN, c: RO c o^ A 

During my travels in Perak, I had the pleasure of meeting his 
Highness the Sultan several times, at the Residency and ‘other 
places, and was allowed to take his photograph. 

In conclusion, let me say that I cannot imagine a more lovely 
country than the State of Perak, and although I left on account of 
health, I have now a longing to be back in this sunny land of native ны ги Ü TÄ А pere C 
life, with its weird customs, &c. : por E | UO y= 

Attached are few copies of coolie petitions. "These are generally | Fia. 7. 
written by paid petition-writers, whose idea of the English 
language can be better imagined than described. 


— um t 


On adjusting tbe inductance and resistance of the shunt, alony 


COPIES oF PETITIONS FROM THE MEMBERS OF MY STAFF. with the receiving condenser and its shunt, the signals are effec- 
i tively curbed and shaped at the receiving end without reference tu 


Most honoured Sir, — Wi Wt 
we beg to bring the bride poi eae p* о _ the sending station. The adjustment cf the self-induction shunt 
sideration, hoping to meet with success: will be understood from fig. 8, where specimen 4 is a deflection of 

We suffering very difficult to our works. (1) We must go all the - 
service thick jungle that were the tigers living, we saw our own 
eyes that the tiger going. | — ue 

(2) We must go up the telegraph posts these were containing the 
terrible ants, and it gives us very pain. ! | 

(3) We must drink the bad water. P idis > M ͤ с ө GT oath n C 

(4) We must stopped the said places one or two days. We | Du | B 
suffering by this kind your honour also knows all these things. ' 

We therefore humbly beg your honour will kindly mercy upon qms 
= апа increase our pay, and thus protect us an our poor family. a 
| or which act of kindness and cherity we shall ever pray for your 

ong life and prosperity. | 
We beg to remain most honoured Sir, 
Your most obedent servants. 


-— — — * 


the siphon when there is too little self-inductance and too much 
resistance in the shunt, specimen B shows too much self-inductauce 
and too little resistance, and specimen c the right amount of self- 
inductance and resistance to give ће “ square“ signals. | 

It is plain that signals of this kind resemble the ''dots" and 
“dashes” of the Morse instrument; a single“ dot,“ for example, 
the letter “ е” appearing as a short deflection or peak, and a triad 
like the letter *s" as a long deflection or tableland. The new 
form of signals is by no means a disadvantage in reading them. On 
the contrary, their sharp, regular, definite character, makes them 
easier to read than the old, uneven, slovenly signals, and experi- 
enced operators prefer them, whilst there is aleo a gain of speed in 
practice. 

At the sending end the ordinary signalling key and short signals 
may be employed, but in order to get full advantage of the new 
method from the beginning, short and long signals corresponding to 
the deflections of the receiving coil can be sent, and for this pur- 
pose Dr. Muirhead has provided a special sending key. 

This reformation in submarine telegraphv, which may become 
general, waa first described in his patent No. 5,589 of 1901, and 
adapted to his relay. It renders the "overflow " circuit through 
the signal coil, as well as the splitting-up ot. signals in реон 
circuit practically needless, but should the split signals be EST e 
in any particular case, Dr. Muirhead has two or three ways of adding 


h d beg to inform you from this morning I am suffering from 
„hack. Kindly grant me a letter to Hospital for treatment 
^5 se me for the troubles f 

I beg to remane, etc. 


79 [copy OF A TELEGRAM.] 
"e ease send lineman first opportunity to execute the telegraph 
rument in my office urgent.” 
" ы Sir,—I the undersigned most respectfully beg to bring 
re Wing few lines to your honours kind and merciful con- 
Paces hoping it will meet with success. 
wi е been working under your kind control about 15 months 
"одй any mistak. 
е 5 4 letter from my brother in Penang and he is 
bee eda I must go there urgently. But I cannot say 
therefore h come-back therefore I must go there to-morrow. I 
Which act pred beg thy honour will kindly mercy upon me for 
prosperity, of charity I AH ever pray for your long life and | 
I beg to remain, etc. 
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them. A simple plan, for example, 
is to insert in the bul bent & mechanism 
which lies a shunt to the receiving coil 
ofthe relay at intervals corresponding to 
the duration of a short signal, thus indent- 
ing the long square signals, and, so to speak, 
serrating the table-lands. 

Various apparatus for working the new 
mode of transmission were illustrated by 
Dr. Muirhead in his patent, No. 10,120 of 
1901, including a combined siphon recorder 
and relay. The vibrating jockey tongue 
relay, though a satisfactory solution of the 
problem, was abandoned for simpler aud 
more sensitive arrangements. In his com- 
bined recorder and relay, fig. 9, a taut phos- 
phor- bronze wire w, from the cradle of the 
siphon o, is vibrated by an electro-magnet 
M between the two terminal stops, s, 8, of 
a weak local battery, and makes contact 
with them, as the coil swings, for a shorter 
or longer period, according to the ‘dura- 
tion of the signals, thus actuating two Post 
Office or such like relays, and sending signals 
from a stronger battery into the cable. 

Another device of Dr. Muirhead for 
carrying out the Varley principle of moving 
contacts is a revolving wheel or cylinder 
of gold, silver, or some other decohering 
metal, with two springs, which apply direc- 
tive force by taut filaments to the signal 
ooil, resting inst it, so that when the 
coil sways andar the received signals, the 

i break or make their contact with 
| the cylinder, and in so doing open or close 
the local circuit. 


Ета. 10. 


| Cable, 


The contacte preferred by Dr. Muirhead were patented in 1900 
(No. 3,243), and are shown in fig. 10, which is a diagram of the 


connections for working his latest form of the 


relay. A'pair of 


small silver plates р P, a little convex, are mounted side by side on 
a flat spring 8, and vibrated up and down by an electro-magnet м, 
like the clapper of an electric bell. The vibrating plates are the 
terminals of a local split battery B, в, and between them is a fixed 
partition orifence of silver Р o, insulated from them by strips of mica. 
The tongue т, or trailer,“ is of metal, with a recurving point, and 
hung, like the siphon of a recorder, from a " cradle," supported on 
taut wires v w, and attached by the filaments / f to the signal coil 
в of the receiver, which is connected te the end of cable 1, and 
through the self-inductance т as well as the condenser с, to earth. 


The cradle, and with it the tongue, is joined to the middle of the“ 


split battery through an auxiliary pair of sending relays, which in 
thie case are sounders, but may be of the Post Office or another 
pattern. The stops of the sounders are connected to the poles, с, s, 


of а local sending battery, and their contact levers, one to cable 2 


and the other to earth. | 

The tongue or trailer, т, usually rests in the middle zone or sero 
position, О, which resembles a neutral ground ог buffer state ” in 
politica, but when signal currenta from the first. cable pass through 


the coil в, it strays into the adjoining territories, P, м, making con- 


Ett REV. i" 


Fig. 12. 


tact with one or other pole of the spli . 
the sending relays Rud; е split battery, в, n, thus actuating 


repeating the si i 
The trailer works easily and well. 5080818 into the second cable, 


Apparently the vibration of 
the plates not only diminishes the friction, but 
ә аер а dea light rubbing. contact. такка 
© photograph, fig. 11, shows the Muirhead vibra 
now made, having the switch, two sending relays or i ia 
also a local recorder on the same base. = 


| be. 
by means of a spring armature to which one sida ot ы E eit 
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attached by asingle fibre. "The other side of the cradle ів suspended 
by two fibres (вее fig. 10) which, like the strings of a violin, pass over 
a kind of "bow" inside the sliding ring, B, which is adjusted to 

ate the tension of the fibres and period of vibration of the 
siphon or trailer. | 

Thanks to the correspondence of design, any siphon recorder can 
quickly be transformed into a relay, or vice versd, by exchanging the 
‘siphon for а trailer,“ and the frame carrying the paper and ink 
for that with the vibrating plates, or the contrary. 

Ordinary earth currents do not disturb the signal coil of the relay, 
because the self-indu::tion shunt to earth only permits a very small 
fraction of them to pass through the coil, but if they are exception- 
ally strong anywhere, a special device is added to the relay by 
which they excite a pair of small electro-magnets acting through a 
simple mechanism on a directing fibre attached to the cradle so as 
to maintain the zero of the trailer. 


(To be concluded.) 


ELECTRIC LIGHTING OF TRAINS IN 
GERMANY. 


Tax Prussian State Railway authorities have at last begun to move 
in the direction of introducing the electric light in the carriages of 
passenger trains, thus following the example set by the German 
Imperial Postal Administration some time ago in regard to the 
electrical illumination of the night mail vans on some of the rail- 
ways. At present about 1,500 mail vans are electrically lighted 
from batteries carried in the vans, and tbe cells are either recharged 
at one or other of the 30 stations provided for the purpose, or 
freshly cbarged batteries are already waiting to be substituted for 
those which have been discharged. Аз recently as January 18th, 
1900,the Minister of Railways expressed an opinion adverse to 
the adoption of electric lighting in trains, and he even went 
so far a3 to repeat the statement of the technical attaché 
at the German Embassy in London, to the effect that 
the representatives of two English railway companies proposed to 
pay a visit to Germany in order to investigate the system of mixed gas 
lighting and compare it with their electric lighting methods. The 
Minister further remarked that the mixed system of gas illumina- 
tion was superior, although he admitted that the electric lighting 
of mail vans afforded greater security, and that the latter form 
might be introduced in passenger coaches at some time or other. 
Since then, however, Germany has been startled by the terrible 
railway accident at Offenbach, where a number of fatalities 
occurred in consequence of the passenger coaches being set on fire 
through the smashing of the cylinders containing the gas provided 
for the illumination of the compartments. Whether this 
calamity—which recalls the similar event at Clapham Junc- 
tion some years ago which was accompanied by less disastrous 
results—has produced any effect upon the German State 
railway authorities, isa matter for conjecture, although the Teutonic 
newspapers were almost unanimous at the time in their demands 
for safeguards against a repetition of the burning train misfortune 
inthe future. At any rate, the authorities have recently made a 
commencement by equipping two of the so-called Swedish trains— 
D17 and D 18—which travel between Berlin, Stralsund and 
Sassnitz. 

In the experiments now in progress the State railway authorities 
have considered it inadvisable to adopt the system of providing a 
dynamo driven from the axle of each coach, together with a battery 
for each carriage, or that of installing an accumulator in each 
coach capable of being removed for re-charging purposes and а 
freshly-charged battery substituted. . What they have done is to 
arrange a generating set on the locomotive and a battery in 
each passenger carriage in the hope that this method will, 
as far as practicable, succeed in reducingithe initial expenditure and 
the cost of maintenance and attendance, and at the same time best 
mect the requirements of the railway service in the matter of 
simplicity and reliability. The motor used on each of the trains, 
Which it should be mentioned are not broken up on the journey in 
either direction, is a de Laval steam turbine, the high speed of 
which is reduced by means of a countersbaft to that suitable for 
the dynamo which supplies the batteries and lamps throughout the 
train. It is reported that other trains are being equipped on this 
system, which would involve a total expenditure of about £2,000,000 
for its installation on all the passenger trains throughout Prussia. 

As beariug on this question, it may be mentioned that in 
Switzerland the Jura-Simplon Railway and the Central Railway 
Co. bave for some time past had in operation passenger trains 
lighted by electricity. Each car is fitted with a battery, which is 
capable of furnishing light for 35 hours, and an electricity hour- 
E is provided for indicating to the attendant the number of 
Те during which current is still available. It frequently happens 
F fresh. batteries are already on the platform awaiting the arrival 
of the trains at the charging stations, and they are quickly removed 

om the hand barrows by two men and substituted for the 
exhausted batteries. The lamps are switched on and off by the 
guards, and are also brought into use in the day time during the 
ее of tunnels. It is considered that this system, besides 
s M other advantages, presents the important feature, in case of 
Eod | Accident, of at least allowing some of the coaches to 
on the a eht, whereas an interruption of the generating source 
фиш PAS or luggage van would plunge the whole train in 


It appears that the experiments of the Prussian State railway 
authorities are not to be restricted to turbo-dynamo sets on the loco- 
motives, asa trial is now being made of what is termed the “ Frank- 
fort system,” as devised by the Pollak Accumulator Co. of that 
town. Thecompany has fitted a new coach, which is on the point 
of being turned ont of the local railway workshop, with 32 lamps 
and two batteries which are energised by a dynamo belt-driven 
from the carriage axle. The system, which is said only to require 
occasional inspection, is also to be extended for use in the case of 
“ unbroken ” trains where a single dynamo would be employed for 
the supply of the whole train. 


THE AMERICAN ELECTRO-CHEMICAL 
SOCIETY’S MEETING.* 


THE second general meeting of the Electro-chemical Society, held at 

Niagara Falls in September, was well attended. 

А The secretary reported that there are now 411 members in the 
ociety. 

Mr. Francis A. J. Fitzgerald, in his paper on Notes on Testing 
Carbon Electrodes,” stated that the efficiency of the electrode 
depends largely on its density, and the paper dealt with two 
methods for the determination of density. First, of the density of 
the carbon of which the electrode is made, and, second, the apparent 
density or the ratio of the weight to the volume of the electrode as 
a whole. The difference of these quantities divided by the first- 
mentioned expresses the porosity. The paper gave the method of 
determination in minute detail. In the case of a specimen the real 
density was found to be 2:19, the apparent density 1°63, and the 
porosity 0:26. In certain electrolytic processes the presence in an 
electrode of amorphous carbon is undesirable, owing to tbe accom- 
panying disintegration, and the paper described a method of testing 
to determine if they are entirely composed of graphite. 

In discussing the paper Prof. W. H. Hart suggested the use cf 
persulphuric acid to separate the two forms of carbon. Mr. Fitz- 
gerald stated that this had not yet been tried. 

Mr. Alfred T. Weightman read a paper on Cathodic Reduction,” 
giving a detailed account of the investigation of the behaviour of 
lead in the process now being used at Niagara. The author of the 
paper said that much less bydrogen is released than the rule calls 
for, and this fact is of advantage in commercial working. The 
higher voltage accords with the views of Caspari and others, tbat 
the voltage necessary to liberate hydrogen is not a constant, as 
implied by Thomson's rule, but is dependent on tke metal which | 
constitutes the cathode. 

Prof. Haber, of Germany,took part in the discussion of the paper, 
and claimed that Caspari's theory of over-voltage was correct and 
applied to the experiments in question. The Professor said there 
may be intermediate steps between ions and gases, such as solution, 
absorption, the formation of an alloy, &c. 

Prof. Richards read his paper on the “Efficiency of Electric 
Furnace Operations." He discussed a number of operations—the 
first being electrolytic. “Here,” he said, “the voltage is partially 
absorbed in overcoming the counter-electromotive force set up by 
the material being decomposed, and tbe efficiency is the ratio of 
this voltage to that actually used. Furnaces proper are of two 
kinds—continuous and intermittent. In the first the furnace ischarged 
and brought up to the proper temperature, and then by continuous 
feeding in, the process is kept up. In this furnace the efficiency is 
the ratio heat used to heat developed in the furnace. The loss is 
thatdue to radiation. In the othertype the furnace is cbarged and 
then brought up to the temperature of reaction wben it is allowed 
to cool The heat radiated from this time is useful and cannot be 
considered as loss. The loss is only the heat radiated while the 
furnace is being brought up to the proper temperature. The 
efficiency varies with size of furnace from 10 to 90 per cent., and is 
higher in those where no chemical reaction takes place. In com- 
mercial sizes these have an efficiency from 65 to 75 per cent. In 
the chemical furnace the efficiency in commercial sizes i8 from 50 to 60 
per cent. The losses in all furnaces are due to radiation, and hence 
the better efficiency of large sizes as the radiating surface increases 
with the square of the dimensions only while the charge or volume 
increases as the cube, The efficiency of the continuous furnace can 
be raised by running the charge through rapidly." Figures for the 
calculated efficiency of various furnaces were given. 

In reply to questions by Mr. Brinley as to the reduction of 

radiation loss by double walls, Prof. Richards said the important 
factor is whether the operation is conducted quickly or slowly. 
Mr. Hering suggested that a rating of pound output per kilowatt- 
hour was a convenient method of rating furnaces. 
. Prof. Louis Kahlenberg, in his paper on Differences of Potential 
vetween Metallic Sodium and Solutions of Cadmium Iodide in 
Various Solutions,” gave an interesting account of his study. He 
said the greatest potential difference was measured between 
cadmium and cadmium iodide in a large number of various 
solutions, in each case the other electrode being Helmholtz's 
normal electrode, and the general result was that the potential 
difference between a metal and a solution is primarily determined 
by the chemical affinity. 

Prof. Hart read Mr. Marcus Ruthenberg's paper on “ Develop- 
ments in Electrometallurgy of Iron and Steel" The author's 
method as outlined consists in principle “in using an electric 
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fumace combined with the action of a magnetic field. The 
meltivg zone of the electric furnace is a magnetic field. The ore 
being maguetic, the magnetic field seizes and holds the grains of the 

magnetite, and the polar projections being at the same time the 
electrodes of the smelting circuit, the maguetic bridge thus formed 
by the ore becomes a high resistance in the smelting circuit. The 
bent of the smelting circuit is engendered within the bridge of ore 
itself. The electrodes are water-cooled. When the cre is melted 
16 loses ita magnetism and drops out of the magnetic zone, new 
material being substituted.” 

A long discussion followed the reading of the paper, the con- 
sensus of opinion being that there is at present no probability of the 
electric furnace superseding the blast furnace in the reduction of 
iron ores. 

The paper entitled “ Voltaic Cells with Fused Electrolytes,” by 
Dr. Eugene A. Dyrnes, gave the results of a great many measure 
ments of the E. M. F. of celle, in which the electrolyte was fused 
sodium hydroxide. 

Prof. Hatton’s paper on " The Fusion of Quartz in the Electric 

arpace,” described a process for making quartz fibres and small 
tubes for scientific purposes. 

Prof. H. S. Carhart, in his paper, the Thermo-electric Theory of 
Concentration Cells,” says that “in Nernst's formula, the E. M. F. of 
& concentration cell is proportional to the absolute temperature, 
which suggests a thermal origin. The same conclusion is reached 
trom Helmholtz's formula for the E.M.F. of a voltaic cell; for а 
concentration cell the first term of this formula is zero, correspond- 
ang to the formation heat of the chemical processes, and the E.M.F. 
is directly equal to the absolute E.M.F. multiplied by the tempera- 
ture coefficient of the E.M.F. A concentration cell is a device for 
converting heat into electrical energy.” 

Mr. Cad Hering, in a paper entitled “ Ап Apparent Electro- 
Chemical Paradox," describes a curious experiment which he and 
Bir. Reed made some years ago, in which water was decomposed in 
visible quantities at voltages far below the theoretical (about 1°45), 
even aa low ав about 0.3 volt. This seems to contradict the law of 
the conservation of energy, as these gases, in recombining, could 
generate more than this amount of energy, and it would therefore 
be a perpetual motion, which is impossible. The experiment con- 
sisted in electrolysing acidulated water in a strong N-shaped glass 
tube which was sealed at both ends and provided with a bend con- 
¢aining mercury, which enabled the mechanical pressures to be read 
off. The results are shown in a curve. The pressures reached about 
23 símospheres when the tube exploded. The voltage at the 
terminals when a constant current passed, diminished rapidly and 
very decidedly to about 0:3 volt at about 16 atmorpheres, and then 
remained practically constant. Allowing for the loss due to resist- 
ance, the actual voltage of decomposition was even much lower, nearly 
zero. There was visible gassing during the whole test, showing that 
water was Tealiy being decomposed ; the increasing pressures also 
showed tbis. 

No researches were made to find the correct explanation of this 
curious result ; the intention of the paper being merely to describe 
the experiment. A postible explanation ie, however, suggested, 
showing how the results need not be inconsistent with Faraday's 
law, or the law of the conservation of energy. It is based on the 
assumption that some of the gases probably passed mechanically to 
the opposite electrode, which they could easily do in suspension, as 
the electrodes were very close together. These were consumed as 
depolari sers, eo that only a fraction of the theoretical amount of 
gas was really liberated. This deplorarisation lowered the voltage. 
A calculation based on this reduced amount of gas which was 
actually liberated, on the actual current which passed, and on the 
energy which muet be accounted for to conform with theory would 
Also show that the required voltage need be only very low, the 
lower, the greater the amount of depolarisation. 

The paper concludes with a suggestion of an experiment in which 
water is electrolyred in a strong, sealed vessel which is completely 
filled во as to leave no room for tke gases. Some curious reeults 
ay then be expected. 

Mr. P. G. Salom’s paper on Additional Notes on Lead Re- 
duction," was not read as it was not thought advisable on account 
of certain patents now under consideration. It will be presented 
at the next meeting of the society. 
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NEW PATENTS. 1902. 


Compiled exprestiy for this journal by W. P. THOMSON & Co., Electrical Patent 
Agente, 322, High Holborn, London, W.C., and at Liverpool, to whom ail 
inquiries should be addressed. 


WHR “improvements in dynamo-electric machines.” B. G. Laume. (Date 
ed for under Patent Acte, 1921, September 24tb, 1901, being date of applica- 
wna in che United States. September 22nd. (Complete.) 


MGi. “Improvements in alternating current generators.“ E. GASKELL and 
A. J. HD cocH. September 22nd. 

20645. ‘‘Improved means for regulating the consumption of current by 
electmmotors.” Siemens Bros. & Co, Lrp, (Siemens & Halske Aktien 
Gesdiechaft, Germany.) September 22nd. 

49911. Improved construction of electrical transformers, choking coils and 
the like." Stu:wens Bros, & Co, (Siemens Aktien Gesellschaft, Germany.) 
"eptembher And. 

20248. Im provements in telephonic installations having several branch 
statians communicating by à common line wire with a central exchange," A. 
О dog. we. x and A. Horowitz. September 22nd. 

4894. "improvements in and connected with the purifying or other treat- 
meat of water and other liquide or fluids by electrolysis." W. B. Harpy. 
«C. F. Wainer, United States.) September 23nd. 


20,656. ‘Improvements in or relating to switches and connections for testing 


e circuits." G. L. ADDENBHOOKE and L. RohIN VON & Co. Septem- 
er 22nd. 


20,680. ‘ Apparatus for automatically detecting and showing the existence 
of foul gas in mines and like places and electrically indicating and recording 
the presence of such gas to those in charge of the mine or the like works.” J. 
НүгАңр. September 22nd. 

20,682. . ** Improvements in and connected with apparatus for printing tele- 
graphs.” W. L. Wise. (C. L. Buckingham, United States.) September 2nd. 
(Complete.) 

20,683. “Improvements ia page printing telegraphs.” W. L. Wisk. (C. L. 
Buckingham, United States.) September 23nd. (Complete.) 

20,681. Improvements in perforating machines for preparing telegraphic 
messages for automatic transmission." W. L. Wise. (C. L. Buckingham, 
United States.) September 22nd. (Complete.) 

20, 700. An improved electrical fire alarm.” W. Timms. September 23rd. 

20.755. Electrical controlling apparatus for electrical motors and the like.” 


O. Imray. (Sprague Electric Company, United States.) September rd. 


(Complete.) 


90,794. “ А ‘wire finder for the cverhead wire on clectric tramways.” T. 
TcRNER. September 24th. 

20,808. “ Ап improved terminal for electric connections" G. E. Carr, 
September 24th. 

20,805. ‘Improvements relating to prepayment instruments for use with 
telephones and other electrical instruments." H. J. Dawzs. September 24th. 

20,863. “ Improvements in means or apparatus for attaching electric sconces 
ала um like to walls, ceilings, and other places." А. VAN Ноотрохк. Septem- 

er 2ith. À 

90,966. “Time limit device for electrical circuit-broskers.” B. ТномаАз and 
E. THoMxAs. September 25th. 

90,971. “Improvements in or relating to electric storage batteries and the 
like.“ M. SUTHERLAND and E. Maxctsun. September 25th. 

20,887. ‘Improvements in and connected with electric rai ways end eignal- 
ling apparatus therefor.” R. J. SHeEHY. September 25th. (Complete.) 

20,923. ‘Improvements in means for adjusting the beizht of su-pended 
electric lamps." А. HUBER, Jun. Dated Septeinbe, 25th. (Cotuplete.) 

20,931. “Improvements in automatic electric fire alarms and generally 
applcabl2 to heat operated signalling and controlling devices." R. F. 8. 
VENNER. feptember 25th. 

20,939. ''Incandescent glow lamp." T. QUARTERMAINE and H. KNIGHT. 
September 26tb. | 

20,910. "Improvements in dynamo-electric machines.“ J. ATKINSON. 

21,006. “Improvements in and counected with tbe purifying or other treat- 
ment of water and other liquids or fluids by electrolysis.” W. B. Harpy. 
September 26th. 

21,019. ‘Improvements in connection with submarine or other vessels, 
torpedoes, and the like, for controlliug and operating them by electricity." 
L. WiLsox. September 26th. (Complete.) ` 

21,021. “Improvements in or connected with the poles or electrodes of elec- 
trolytic apparatus and the like." G. J. ATKINS. September 20th. 


21,047. “Improvements in and in appliances for use in connection with 
certain drums for holding electric cables." H. SUTCLIFFE. September 27th. 
91,075. **An improvement in tlexible metallic tubing for armouring insulated 


electrical conductors.” W. Н. K. BowrkEY. Soptembec 970). 
91,077. An improved inflexible шеќа іс tubing for armouring electrical con- 
ductors.” W. H. K. Bowrkyv. September 27th. á 
91,0900. “Improvements In perforators more particularly for use with auto- 
matic telegraph transmitters." J. GELL. September 27th. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 322, High Holborn, W.C., and at Liverpool, price, post free, 9d. 
(in stamps). 


1800. 


13,9857. ‘Improvements In systems of electrical distributien." British Thomscn- 
Houston Ce. (f. W. Rice, U.S.A.) Dated August 3rd, 1900. Relates to systems 
in which an alternating current generator producing a given number of phases 
may be connected to leads, &c., carrying currents of a different number of phases. 
The arrangements are particularly applicable for use in converting into direct 
currents. 11 claims. 


13,868. “improvements in systems of electric motor control." British Thomsen- 
Houston Ce. (A. G. Davis, U.S.A.) Dated August 3rd, 1900 Relates to means 
for simultaneously controlling a number of motors situated at several different 
points, аз іп а train-control system. The controller for each motor equipment 
is of the class in which the movable contacts are all mounted on a common 
rupporting cylinder by the rotation of which the necessary changes of connec- 
tion of the motors and the resistances are effected. The simultaneous step-by- 
step movements of the several inotor controilers ate determined by the master 
controller. 12 claims. 


13,898. ''improvements in Insulated electric conductors." British Thomson- 
Houston Co. (W. le R. Emmet.) Dated August 3rd, 1900. Conductors, whether 
single or multiple, are covered with several layere of paper spirals saturated 
with impervious insulating composition, such as boiled oil and resin. The 
paper may be saturated before or after winding on the condnctor, each layer 
being thoroughly coated and dried before another is applied. The material may 
be used either ав a solution or melted. An external armouring is afterwards 
added. 8 claims. 


13,871. ‘‘improvements in rectifiers for alternating electrie currents." British 
Thomson Company. (E. Thomson, U.S A.) Dated August 3rd, 1:40. Relates to 
means for preventing sparking in rectifying alternating currents, and for 
minimising the effect of "hunting" iu the synchronous motor employed. 
Instead ot adjusting the position of the brushes, the phase relationship of the 
alternating currents is varied to produce the same effect, and the motor is con- 
nected to the commutator ehaft by a flexible connection, 11 claims. 7 


13,072. improvements in systems of electrical distribution." British Thomt en- 
Houstoa Company. (M. D. Luat, v. 8. A.) Laied August Bid, 1900. Relates to 
alternating curient distribution, and especially tu a system in which the alter- 
nating current is transformed and then converted by a six-phase converter into 
a direct current for distribution on the three-wire system. The neutral wire of 
1 is connected to a neutral point in the slte:nating-curent system. 
17 claims. 


13,873. “improvements In ineniated electric conductors." British Thomson- 
Heuston. W. 10 R. Emmet, U.S.A.) Dated August 3rd, 1900. Conductors are 
coated with layers of fabric saturated with a solution or melted mixture of 
oxydisable vegetable oil and rosin, the layers being allowed to harden between 
each successive application. A rection of such a conductor is described. The 
coils of wire forming the ermature of a dynamo or motor may be similarly insu- 
Jated. In some cases the fabric may be omitted, the several layers of oxidised, 
&c., forming the insulation. 12 claims. 


13,874. Improvements in systems for controllleg electrio motors." British 
Thomsoa-Houstos Company. (C. Е. Barry.) Dated August 3rd, 1900. Relates to 
control systems in which the motor-controllers are actuated from a master con- 
troller situated at a safe distance; for example, at one end of a train, and more 
particularly to those in which the contacts of each motor-controller are actuated 
hy a number of electro-magnets connected with the master controller by a series 
of conductors running along the train. 10 claims, 
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THE SCRAP HEAP. 


So much has been written under American auspices as to 
the Englishman's ignorance of the value of a scrap heap, 
that were it all true there would be nothing left for us to 
do but to go out of business forthwith. In spite of all the 
ruin prophesied, English goods seem to be gaining upon the 
foreigner in many directions, and when they do come off 
second it is usually because of a price that cannot be afforded 
or because of some question of delivery. Many thousands 
of people in this world use electro-plate, but it is not that 
they do not prefer solid silver, nor is it that the expense of 
upkeep of silver frightens them ; it is purely a question of 
the first cost. Evidence is continually cropping up that 
points strongly to the real cheapness of the best and most 
durable articles. The experience of the Egyptian railways 
is a case in point. British engines were shown to be incon- 
trovertibly superior to, and cheaper than, Belgian engines. The 
Belgian engines, even when increased in price by tube 
renewals and renewals of other bad material, were cheaper 
than American engines proved to be with their heavy coal 


and repair bills. 


Much is being constantly written concerning the rapid 
scrapping of obsolete tools to make room for newer tools of 
greater gpeed. A great deal of this is nonsense. The 
regular run of ordinary machine tools is not being 80 
rapidly improved that it pays to scrap them every two or 
three years. Yet it is absolutely necessary to scrap many 
American tools in this period of time, purely because 
they are worn out and unfit to do good work. Just as 
the cottar's pig was killed to save its life—commercially, of 
course—so the scrap heap is made a virtue, because it really 
i3 a necessity. 

In looking over a large number of machine shops, it is 
obvious that there are necessities of far greater importance 
than the scrapping of the old machinery. New tools have been 
put down under a leaking roof. They are crowded into a dark 
corner where not one-half of their utility and convenience can 
be secured. They are even placed on a dirty floor which will 
help quickly to spoil them. The excessive cost of manu- 
facture is by no means always to be set down to the fault of 
tools. It is just as often the fault of arrangements. 
People who pride themselves on the excellence of ‘their pro- 
ducta, are content to carry on their business in a veritable 
rabbit warren of old dilapidated buildings, with small 
grimy windows, uneven patched floors, and unventilated rooms 
communicating in series by means of up and down bits of 
dark stairway. No supervision is possible. Materials are 
carried to and fro at great expense, and purchasers are 
gravely assured, though the price asked may be high, it does 
not represent an extravagant profit. Of this there is very 
little doubt. But the high prices ought to represent an 
extravagant profit, and only fail to do so, because of 
the badly-arranged workshops. New tools in such a 
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shop are, if not a uscless expense, at least not the most 
important want. Yet the proprietors of these shops never 
seem able to grasp the significance of the position. They 
know there is something wrong. They are tempted to think 
that they need some new tools, bnt do not realise that their 
buildings are at fault. 

To show the error of following American precedent, let 
the automatic machine be considered. This machine cute 
articles, such as bolts, out of solid rods, and it cuts a large 
weight of material to waste. For small articles the system is 
good, but it has been carried too far. Large bolts cnt out of 
the solid bar are unsafe and, like humans, are apt to lose their 
heads without warning. A good forging machine makes sound 
work and can be cheaply combined with screwing machines» 
while the hopper avtomatic may be employed on many 
articles now faultily made on rod-feed machines. 

Then, again, while automatic machines with rod feed are 
excellent for certain small parts, it is found that the stock 
used in them is sosoft that the resulting products are not what 
they shonld be, and soft yellow brass is used for parts that 
should be of good gun-metal. Manufacturing engineers who 
are considering re-organisation should remember these points, 
and not too bastily throw away good quality for tlie sake of 
a cheapness which will rob them of their character. The 
craze for cheapness and rapid delivery has had a certain free 
run which is beginning to show results. Purchasers are 
beginning to find out something of durability, wear, 
brenkage and repairs, and it is apparently not resulting 
badly for the despised Englishman. 

Uninstructed writers in the daily press have been very 
garrulous on the subject of scrap heaps. They are 
evidently ignorant of the two uses to which a scrap heap 
is put. The only one they know of is to receive obsolete 
material. The other use isto receive worn-out material. The 
Americans are great scrappers, but it is rather because of 
this second necessity which, however, is usually concealed 
behind the pretended first cause. It may pay the 
Americans to manufacture cheap stuff of no durability; 
they talk freely of the Englishman's ignorance of the use 
of a scrap heap, yet half the bridges in America would be 
promptly scrapped in Great Britain. It is all a question of 
circumstances, The Americans may have been right in the 
construction of cheap locomotives, right for America, but 
wrong for most other countries. That they have been 
wrong in their ideas of machine tools is proved by the rapid 
increase in their weight since they were SORS into com- 
petition with English tools. 

Further, the more settled parts of the States are 
differentiating their practice from the newer States in 
every line, and modern practice is approximating to 
European standards every year. Bridges of masonry are 
now quite common in America. 

Our contemporary, the Engineer, states that, of the 
concerns absorbed by the big trusts in America, those with 
the oldest appliances were paying the best dividends, and 
finds that there is, perhaps, а limit to the commercial value of 
early scrapping. Americans who come over to this country 
are too usually imbued with a sense of American superiority 
in everything, and they have been declared by one of them- 
selves to be useless for the first three years, which time they 
require to learn their way about. The sensible ones find out 


that practice is a matter of environment. Blindly to follow 
American methods is to court failure. There is much to 


be learnt from them, and much to be as carefully avoided ; and 


on the question of scrapping, we should advise most of the 
old-fashioned firms to start with their buildings, and to be 
cautious and discriminating before exchanging tools that are 
still good for others that will wear out too rapidly. Before 
purchasing a new tool that is promised to- do double the 
work of the old one, make a genuine test of the old tool, to 
see whether it will not do double or treble what it has 
been hitherto set to do. Very much of insufficient output is 
caused by not trying to do better. 


WE commence in this issue the repro- 
duction of a paper read before the 
American Institute of Electrical Engi- 
neers by Mr. B. G. Lamme, which calls for the most careful. 
attention of electrical and railway engineers. Briefly, after 
pointing out the overwhelming superiority of the series- 
wound motor for electric traction, the importance of a single 
overhead conductor instead of two, and the necessity of high 
pressure for long-distance railway working—all of which 
points have been insisted upon in these pages from time to 
time—the author states that the Westinghouse Co. hes 
solved the problem of combining these features in the 
simplest possible manner, namely, by the adoption of single- 
phase alternating current, in conjunction with a series-wound 
motor and step-down transformers ! 

Of course, the field magnets of the motor have to be 
thoroughly laminated, and the design of the windings 
radically modified. Such motors, in small sizes, were in 
common use prior to the advent of the modem induction 
motor, and it is somewhat significant that they have gone 
completely out of use; but it should be remembered that 
the frequencies then in vogue were in the neighbourhood of 
100 cycles per second, while for railway purposes the 
frequency will be as low as 15—quite a different matter. 

We do not profess to have as yet studied the pros and 
cons. of this remarkable departure; the author states, it is 
true, that experiments which have been made by the Westing- 
house Co. have satisfactorily proved that all the difficulties— 
even that of commutation—can be successfully overcome. 
But the subject is one of such paramount importance, that 
we must be prepared to give the most carefal consideration 
to any scheme which possesses even the faintest semblance 
to a solution of the problem of main line traction. In this 
connection credit ought, we think, to be given to Messrs. 
Mordey and Jenkin for their early recognition of the advan- 
tages of the single-phase system, even though we were 
unable to approve of the complicated method by which 
they proposed to carry it into application. 


Eingle-Phase 
Electric Traction. 


WE have become accustomed by this 
time to find most extraordinary informa- 
tion regarding science and its exponents in non-scientific 
journals, but we confess we were not prepared for the remark- 
able statements regarding Lord Kelvin, which our new con- 
temporary, the Car, published two weeks ago. We are told 
that Lord Kelvin ** has worked steadily all his life at original 
research, and has discovered at least two new elements, argon 
and electron!” We had always understood that the physicist 
to whom the discovery of argon is credited is another eminent 
peer, Lord Rayleigh, and we believe that Lord Kelvin 
shares this opinion, but we are evidently all wrong. It 
has remained for the Car to put us right, and to show Lord 


Jargon. 
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Kelvin ав а discoverer deliberately attempting to credit 
another man with bis own inventions. We know Lord 
Kelvin to be an extremely modest man, but we had not 
suspected him of this treachery. But now for a greater 
surprise still! The new element, electron! Until now we 
had in our ignorance imagined that the name “ electron ” had 
nothing to do with the chemical elements as such, and we 
believed that Lord Kelvin, who is responsible for many elec- 
trical terms now in general use, had nothing at all to do with 
the introduction of this particular term ; but here again tbe 
whole electrical world is in error, and only a journal devoted 


to motoring, as practised in Society, has been aware of the 
tmth. The writer expresses the hope that among Lord 


Kelvin's next discoveries will be improvements in the petrol 
engine and flash boiler, but is he quite sure that neither. 
of these was invented by the great electrician? A writer. 
who, in sketehing the career of. Sir William Thomson can 


omit all mention of his Professorship at Glasgow University, 
and who knows so much more regarding the elements 
than Lord Kelvin and the rest of mankind, need not 
have stuck at the trifle of imagining the invention of the 


motor car to be due to the subject of his article. . 


Ir would appear that makers of electro- 
жш иш mobiles, both in England апа America, 
ure not very keen about entering into 
conteste, It will be fresh in the minds of our readers that 
the electrical vehicle trials which were being arranged by 
our own Automobile Club a few months ago had to be aban- 
doned through leck of entries. It is now certainly 
interesting and regrettable, to hear that our American 
friends have gone only one better, notwithstanding the glow- 
ing reporta that we receive from time to time of the flourishing 
state of the electric automobile industry in the States. Can 
it be that industrial activity keeps manufacturers too busy 
to make it worth their while to trouble about competitions ? 
It is worth remembering that the makers whose machines 
come out well in the trials would be amply repaid by the 
excellent advertisement, they would obtain. 

Only one electric automobile was entered in the reliability 
run between New York and Boston, from October 9th to 
15th, and this was so, in spite of the fact that the con- 
ditions of the contest “seemed particularly suitable to 
electric machines,” to quote our New York namesake. 
Charging or exchanging batteries was allowed in the morn- 
ing and at noon. High speeds were not allowed, so that 
wear and tear on the batteries should be slight. The longest 
half-day run, from Springfield to Worcester, was but 52 miles. 
Our contemporary expresses the opinion that there are a 
number of electric vehicles made in the States which could 
meet these conditions successfully. We are quite confident, 
from previous performances, that there are English cars 
which could easily come up to such requirements, We read 
that “ electric wagons are widely used in the large American 
cities, and it is reported that long and careful records of 
these vehicles have been kept by а Brooklyn firm, which 
records demonstrate the entire success of these machines for 
their work,” | | 
. It has been said that the demand for automobile batteries 
ìs 80 small, that the American accumulator manufacturers 


are making no efforts to cultivate or extend it. As our 


exchange very correctly says, this is not the proper spirit to 
adopt, as the same criticism could be made of any new indnstry. 


For ourselves, we believe that English manufacturers and- 


inventors have been assiduously engaged for years past 


hunting up the ideal accumulator for motor car work, 


and they are still at work thereon as hard as ever. 
But we thought that the salvation of the situation had 


already been worked out in America! What has become of 
Mr. Edison's new battery which was going to show such 
startling performances? A few months ago it was said 
that it was to be demonstrated practically in these American 
reliability trials, and then the statement was contradicted, 
presumably because the cell has not emerged from its 
laboratory stage. It certainly looks now as if the severely 
critical comments which we passed upon this so-called 
advance in secondary battery developments at the time when 
it was boomed in the non-technical press, have been entirely 
justified.. | А 2M 
Electromobilism numbers us among the most ardent of ita 
well wishers, and every genuine and practical advance 
either in motor car design or in automobile batteries will be 
welcomed by us with open arms ; but is it not a bit curious 
that some electrical engineers should busy themselves with 
enthusiastic advocacy of the cause of automobilism, to the 
detriment: of their own electric tramway industry, when 
the electromobile battery is not yet quite ready to meet 
the case? Evidently the immediate benefit of electrical 
manufacturing industry is not their first concern. ` 


pMcieney ot. A PAPER bearing the above title was 
Electric Furnace read before a recent meeting of the 
_ Operations. ^ American Electro-chemical Society by Prof. 
J. W. Richards, the President, Dr. Richards defines the 
efficiency of a furnace in which electrolytic action takes place, 
as the ratio of the E.M.F. theoretically required to that 
actually fonnd necessary to bring about the reaction. Ina 
continuous (i. e., continuously- working) ncn-electrolytic fur- 
nace, the corresponding ratio is that between the useful or 
unradiated heat energy to the total energy supplied. In an 
intermittent furnace the ratio is similar; but whereas a con- 
tinuous furnace may, with advantage, have a large thermal 
storage capacity ſor such a property makes for uniformity 
in the product, by avoiding sudden changes in temperature— 
the thermal capacity of an intermittent furnace should be as. 
small as possible. Moreover, as the amount of heat lost by 
radiation is a function of time as well as of temperature, 
both types of furnace are rendered more efficient by being 
ran quickly. Prof. Richards finds that the intermittent 
furnace is the most efficient apparatus, and the electrolytic 
furnace the least. This seems opposed to common sente, for, 
at least in most other departments of industry, the manu- 
facturer economises, notably when he converts bis inter- 
mittent method into a continuous process. Apparently the: 
same rule should apply in electric furnace work, and if it 
does not, surely the continuous furnace needs, and should be 
capable of, great improvement, The true efficiency of an 
electrolytic operation is perhaps less susceptible of accurate 
measurement, because most thermo-chemical data require 
revision, and. some have yet to be determined.. Thermo-. 
chemistry is, and always has. been, under a cloud, which is 
particularly unfortunate now that electro-chemistry and. 
electro-metallurgy are becoming so important. An investi- 
gation, both at high and low temperatures, of the constants 
of substances likely to be put into the furnace would prove a 
most welcome addition to our stock of physico-chemical 
knowledge. , 


Free Lamps. | Ох another page we publish an abstract, 
of a symposium read before the National Electric Light 
Association of America on this subject. The practice of- 
renewing worn-out lamps gratis on the part of the supply | 
company is not ur common in America, but for some reason 
it has never attained much popularity in this country, 
almost the only place where it is in vogue being the City of: 
Bradford. In thesedays, when every effort, is being made to. 
popularise the supply of electricity, the subject is one which: 
ought not to be overlooked by station managers. The gas 
companies have found, that great benefits accrue from a 
similar procedure with respect to the incandescent mantle—. 
the greatest riyal of the glow lamp—and what is good for 
them may well be good for electrical undertakers. 

D 
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Ix an aalen paper Taa the above ütle, ‘read bits the 
British Association by Mr. Bertram Blount, of Westminster, 
we find a timely and authoritative—if wa may. use а word 
wholly opposed to the spirit of the writer-—protest against 
the injudicious manner in which so many persons are advo- 
cating standardisation at the present day. When the manu- 
facturer calls in an expert to assist bim, he requires one of 
two totally dissimilar things: he either seeks to know how a 
certain material is composed, or. what proportion of a given 
ingredient it contains; or he is anxious to learn how that 
material will behave under specified conditions. To answer 
the first inquiry is а matter of pure chemistry; the second 
demands an exact reproduction of the necessary conditions, 
which means a faithful, unquestioning, obedience to instruc- 
tion. Suppose the percentage of arbon i in steel be sought ; 
the steel inevitably contains a certain proportion and no 
other, and the method adopted to determine it accurately is 
either competent to do so, or the reverse. But the chemist 
employed to make the analyeis is also either competent or 
not; and if he is competent as an analyst, he must 
er hypothesi be perfectly competent to recognise the value of 
any particular method, and to select or devise a new опе on 
his own account. On the other hand, the temperature at 
which an oil ** flashes" is no inherent property of,.that oil.; 
it flashes at a temperature depending on. the size, and con- 
struction of the vessel in which it is - heated. . The. chemist 
making this test, therefore, must work accor ing to 
rule, or his results will admit of no comparison with those 
obtained in other laboratories. ^ Empirical or arbitrary 
figures must be deduced by empirical or arbitrary processer, 
as their value is but empirical and arbitrary. Absolute 
figures whose dimensions represent ultimate chemical . facts 
may often be obtained by several different methods, all eq canal’? 
accurate ; but no method, based on sound chemistry, and not 
а mere cookery recipe,” can be made onë jet more exact, 
or one tittle more admirable by е the benedictions of 
a committee of Freseniuses. 

Of course, it i8 notorious that disputes f РЕ occur in 
commercial analysis, and equally, of course, one of the 
analyses (if not both) must be wrong. But the imposition 
of a standard is almoet as likely to cause both reporta to 
agree by similarity of error, as to bring about в uniformity 
of correctness. he errors of two different processes will 
probably be different ; the errors of one proc»ss will always 
be the same, and, as constants, invisible. . Most of the lack 
of agreement in technical analysis is due to imperfect 
sumpling—for the sampling of ‘a heterogeneous material is 
extraordinarily difficult ; much of the remainder depends on 
the impatience with which the commercialist awaits bis 
report. Occasionally, when one‘of the analyses has been 
carried out by a works chemist. an unsuitable method bus 
been employed in an unskilful fishion ; but then, as Mr. 
Blount urges, and as we argued a few we-ks ago, the fault 
is primarily that of the manufacturer, for putting into 
his laboratory a man who only by courtesy can be called a 
chemist. 

The whole wm in chemistry, in  meclianical engi- 
neering, &c., is only one narrow phase of the questión of 
cheapness in prime cost versus permanence, of rapidity in 
production versus suitability to the particular ends in view. 
A manuf icturer may secure a larger turnover, and, indeed, a 


larger net profit (for в time), by making а million: absolutely 
identical articles; but he will -undoübtedly - lay - firttér 


foundations for f ature prosperity by contenting hiniself with 


the construction of a thousand, all carefully: designed to 
meet the peculiar requirements of each separate customer... 
The former involves a sacrifice of perfection to expediency. ; . 
the second of “ pre-eminence” in quantity to predominance 


in quality; То do the firet successfully’ requires much 


commercial ability; but the second demands a far higher 
skilled intelligence, which is deserving of all: praise, uid 
which goes not without its reward evén in a world that 
appears to be largely governed by aud for the whiris of 


millionaires. 
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tris only about four years since the nese 


made on the speaking arc lamp; and to those to whom thete 
first experiments, were. shown, it seemed- that what they 
then saw demonstrated was only of the nature of an interest- 
ing scientific toy. But already a great development has 


taken place, which promises to make the matter of some 


practical importance аз а solution of the problem of wireless 
telephony. Herr Ernst Ruhmer contributes to the Hlectro- 
technische Zeitschrift for September 25th, 1902, an interest- 
ing description of his latest experiments in this direction. 
By the. means adopted he has been able to telephone with 
good effect for a distance of 7 kilometres, by day as well ав 
by night, the only precaution necessary in the former case being 
that the receiver must be protected from the direct action of 
the sun's rays by means of à shade дг umbrella. For 
militarg and naval purposes this distance is sufficient to be 
of considerable service, one great advantage over other 
gygtems ‘of. signalling, including wireless telegraphy, being 
that the signal cannot be read or intercepted by the enemy.“ 
The principles underlying optical telephony ure fairly well 


known ; suffice it to say that, if the variations of current pro- 


duced by a telephone transmitter be suitably superimposed 
on the direct current through an arc, the words spoken into 
the transmitter are heard again proceeding from the arc. 
This is caused by the changes in volume of the arc following 
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the changes in temperature of the same caused by the. 
varying current density. The changing temperature of the 
arc ів also the cause of a corresponding varying emission 
of light, and it is the latter which is used to transmit the 


wireless telephonic message. The fluctuations in the 


light emission are so quick that they cannot be seen by the 
eye; a receiver has, however, been found which is able to 


follow and respond to them. 


Vol. 51. 


In order to send the message in the required direction, 
Rahmer employed a parabolic reflector made by Messrs. 
Schuckert, with a diameter of 350 mm. 


current strength for 1 to 2 kilometres being 4 to 5 amperes ; 
for 3 to 4 kilometres, 8 to 10 amperes ; and for 5 to 7 kilo- 
metres, 12 to 16 amperes. 

The receiver consisted of а similar parabolic mirror, in the 
optical axis of which a cylindrically formed seleniam cell was 

laced, in series with two telephones and a battery. Selenium 
has the property of changing ite resistance with the illumina- 
tion falling upon it. The varying light beam from the 


transmitting station is concentrated by the receiver mirror on - 


to the selenium cell, the resistance of which varies in accord- 


восе with the microphonic currents in the transmitter. The. 
current through the receiver telephone varies likewise, with ` 
the result that the word-soands spoken into the microphone - 


are repeated thereio. This appears, at first sight, to be very 
simple, but, of course, before it could be done, a great deal of 
experimenting bad to be carried through. The chief diffi- 
culty has been the selenium cell. The cells formerly used 
were hardly affected by short light waves (those made use of 
in optical telephony), but Ruhmer has now constructed cells 
which are especially sensitive for these; in fact, he can 
render them sensitive for any wave length he chooses. It 
was also necessary that the cell should change its resistance 
quickly, so as to follow the quick variations. There are 
two modifications of selenium obtained by the transformation 


of the amorphous into the crystalline variety, the “hard” and 


the soft modification. The former is better for use in the 
day time and the latter at night. All the various good 
qualities necessary are combined in Ruhmer's cells, which he 
encloses in а vacuum inside a thin glass tube. The 
figure on the opposite page shows the reaistance-illumination 
carve of one of the cells. E 


The experiments were carried out on the Wannsee and the 


llaver, near Berlin, where 7 kilometres was the longest 
distance available. Further experiments are now in hand at 
another place for a distance of 15 kilometres. We shall 
look with great interest for the results of these additional 
tests. C. C. G. 


THE THEORY OF THUNDERSTORMS. 


THE PrickING-UP or NEGATIVE ELECTRICITY FROM THE 
AIR BY RAINDROPS. 


THE phenomena of terrestrial and atmospheric electricity, 
though they were probably the first to attract the attention 
of the primeval electrician, offer even in the present com- 
paratively advarced state of our knowledge as many, if not 


more, unsolved problems as any other branch of electrical . 


cience. Take, for example, the permanent negative charge of 
the earth, which is known to be about 160,000 volts. What 
process in the economy of nature gives rise to, and maintains 
this charge? Elster and Geitel have sugges ed that it is due to 
the pouring-in of free negative ions from the atmosphere into 
the earth. Wilson has shown that negative ions in the air 
form more active nuelei for the formation of raindrops than 
the positive ions, and this circumstance may lead to an 
excess of negative electricity being carried to the earth by 


rain, Lenard, on the other hand, has shown that when 


ruiudrops or waterdrops of waterfalls are shattered by impact 
with the eurth's surface they impart positive electricity to 
the earth and negative electricity to the air. This latter 
process would, if not counteracted, impart a positive charge 
lo the earth instead of a negative. Lenard, however, also found 
that if the falling waterdrops contained in solution a certain 


Percentage of salt, the process was reversed, and therefore . é 
- vent a difference of potential from arising which would lead 


we have in the dashing of the waves of the sea against its 
shores а process that contributes to the negative charging 
of the eart n. | | 

Herr Schmauss, in an interesting contribution to the 
Annalen der Physik (Vol. 9, p. 224), shows that there is still 


another natural process continually at work which tends to 


maintain the high negative charge of tlie earth. 
Sehmauss started with the intention of finding out whether 


the artificial ionisation of the air through which the water 


А hand-fed are 
lamp supplied with current from a battery was used, (ће. 


drops fell was ordinary atmospheric air. | 
 iónised by exposure for some time to the Röntgen rays, the 
electrometer swung for a short time to the negative side, and 
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drops fell had any ioffuence on the Lenard effect. The 
water drops were allowed to fall om the bottom of an insu- 
lated metallic vessel. connected to one terminal of an electro- 
meter, the other terminal of which was connected to earth. 
The insulated vessel and the water-dropping nozzle were 
enclosed in a metal container, to screen off the effects of 
external electrical charges. 

After the water dropping started, the electrometer indi- 
cated a gradual accumulation of positive electricity, due to 
the Lenard effect, But it was noticeable that the increase 
of the positive charge was slower at starting than after some 


time had elapsed. This was when the air through which 
When the air was 


then gradually returned to the positive side, towards which 
it continued to move. _ LU pore. ОС ир 
Schmauss proceeded to determine whether this production 
of negative electricity, when the air was ionised, took the 
place of the Lenard effect, or whether it was merely super- ' 
added to it. To test this he weakened the Lenard effect by 
allowing the water drops to fall on sheets of wire. gauze, 
instead of on a solid metal plate. If the new effect had + 
simply replaced the Lenard effect, it ought to be reduced by : 
the same means; if it were superadded, and the resultant 
effect was due to the difference, then when the Lenard effect 
was weakened, the production of negative electricity ought 
to be more marked in the movements of tbe electrometer 
пе е, The latter was found to be the case. SOME. 
The explanation arrived at by Schmauss was that the 
water drops, in falling through the air, picked tp an excess 
of negative ions, and thus became negatively charged. Zeleny 
(Phil. Mag., 46, p. 120, 1898) has shown that an insulated - 
plate, against which a current of ionised air is directed, 
becomes negatively charged, on ace»unt of the greater 
velocity of the negative ions. The conditions are the same 
wheu a water drop falla through ionised air, the only dif- 
ference being that in the latter case the air is stationary, and 
the conductor moves. The conclusion therefore was highly 
probable that the water drops pick up free negative ions in 
falling through the air. Many other experiments were made 
by Schmauss to confirm this view. — . | 
At first, when the air was rich in negative ions, the water 

drops acquired enough negative electricity to counteract the 
positive charge due to the Lenard effect. But gradually 


Aem s — 


the available negative ions get waslied out of the air, and 


the positive Lenard effect again predominates. Hence the 
initial swing of the electrometer needle to the negative side, ` 
followed by the permanent movement to the positive side. 
It was also found that the negative charge of the drops 
increased with the distance through which they fell. In . 
their longer course they naturally picked up a greater number 
of negative ions, 25 
An interesting result from the metcorological point of 
view was obtained by making a test after the air had been 
shut up in the container for several days. The negative 
charge acquired by the drops was found to be much greater 
than in ordinary air. Elster and Geitel (Phys. Zeilschrift, 2, 
p. 116, 560, 1901) bave shown that enclosed air masses 
acquire a greater percentage of free ions than free air. This, 
of course, accounts for the greater negative charge acquired 
by drops in stagnant air. The pres nce of moisture was. 
also fonnd to be favourable to the picking-up of negative 
Ius. | , 
These remarkable experiments of Schmauss must be of 
great value to meteorologists in helping them to form a 
satisfactory theory of the origin of thunderstorms. Evidently - 
there are at, least two great natural processes struggling 
against each other to create opposite differences of potential 
between tlie earth and the atmosphere. For the greater part 
of the year these processes counteract each other, and рге: :: 


to а disruptive discharge in the form of lightning. But in; 
hot summer weather, when the number of the free ions in the 
air is increased by the increase of moisture, by stagnant 
atmospheric conditions, and by the action of the ultra violet 
light of the sun, then the Schmauss effect probably gets the 
upper hand of the Lenard effect, and the negative charge of 
the earth is so greatly increased, that the electric pressure has . 
to equalise iteelf in thunderstorms, | 
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A SYDNEY ‘LIGHTING STATION. 


THE Empire Electric Light Co., of Sydney, made. a. very . 
small beginning five years age by parents a small 110- 


volt plant then in 
use for supplying 
the electric light- 
ing of the Empire 
Hotel. Exten- 
sions were soon 
added, and as soon 
loaded, until it was 
found necessary to 
find larger pre- 
mises; a suit- 
able site was ob- 
tained in Margaret 
Lane, near George 
Street, having a 
frontage of 120 ft. 
and a depth of 
100 ft. 

The process of 
keeping things 
going at the old 
station and gradu- 
ally removing the 
more modern por- 
tion of the plant 
to the new one, naturally involved 
a great deal of care and forethought, 
but was safely carried out without any 
interruption to the supply under the 
supervision of Mr. J. R. Woodruffe 
Сагдат, A.M.LEE., M. E. V. W., the 
managing engineer. Tbe new station 
has been successfully running for some 
time. 


The pressure of supply at the old station - 


was partly 100 volte, three-wire, and 


partly 200 volta two-wire distribution, but 
is now entirely 200-volt two-wire.. The · 


nature of the area of supply and the use 


of overhead distribution are not тоша е 


to а three-wire system. 
The present lighting of. Sydney is 


practically divided between this company 
and the Strand Lighting Co., small 


portions being supplied from the Palace, 
Oxford, and the recently-erected Imperial 
stations, The Empire Co. and the Strand 


Co. have entercd into an agreement not 

to encroach on each other's territory, | 
the area at present supplied by the Empire Со. dd 
about half a mile Mina with the. station fairly centrally 


situated. 


There are at present about 200 consumers connected 
with an aggregate capacity equal to nearly 14,000 8-c.p. 


lamps, and 


including 52 arc lamps and 100 H.P. of 


motors. The maximum load to date has been about 400 Kw. 


The station building is of brick, and 
consists. of two storeys; the engine and 
boiler rooms are on ground floor, and 
the offices, board room, store room, battery 
room, workshop and testing room are up- 


. Stairs. The present bnilding occupies the 


full frontage, but only utilises 48 ft. of the 
depth, permitting of considerable exten- 
sions, The chimney stack is 110 ft. 
high, with an internal area of 25 sq. ft. 
It is lined with fire bricks to a height 
of 50 ft. 

There are four Babcock & Wilcox water- 
tube boilers, each having an evaporative 
capacity of 4,200 lbs. of water per hour, 
with & heating surface of 1,619 sq. ft., 
and a grate area of 30 sq. ft.; steam 
is generated at 125 lbs. pressure. 
The boilers are fitted with chain-grate 
automatic stokers, electrically driven, 
and with superheaters of 198 sq. ft. 


beating surface, 


capable of raising 
the temperature 
of steam an ad- 
ditional 150° F. 
The feed pumps 
consist of one 
Gould pump 
of a capacity of 


minute, direct 
driven by a Lun- 
del motor; one 
Waygood pump, 
also direct con- 
nected to & Lun- 
dell motor, and 
capable of de- 
livering 40 
gallons per 
minute, with an 
auxiliary Blake 
steam pump as 
a stand-by, and 
valves so arranged 


Two 120-£w. STEAM Dynamos. 


that any set can be connected as desired. The blow-off, . 


drain, and feed tanks are situated in a cellar beneath the 


boiler room. 


15 gallons per 


te Ж. 
s 
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The generating plant is arranged in two rows, on one side 


being two 120-K W. Parker generators direct- coupled to Alley 


and McLellan tandem compound non-condensing single- 
acting high-speed vertical engines, with 11 and 184-in. 
cylinders, by 9-in. stroke, running at 300 revolutions. The 
generators are compound-wound and fitted with equaliser 
switches for running in parallel. 

On the other side are three smaller sets, each consisting of 
an Alley & McLellan engine, 8} in. and 14 in. cylinders by 
8 in. stroke, direct-coupled to a Parker generator of 60 Kw. 
Steam is supplied to the engines by a ring main. 

The battery consists of 115 English Tudor cells, 15 plates 


each, of 1,000 ampere-bour capacity, and a 30-н.р, Westing- 


house booster is provided for charging purposes. 


—— 
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Number of consumers ... iis ET - 13 37 | 
Number of 8-c.P. lamps connected — 1,094 2,378 | 
Н.Р. of motors connected А ai en — i — | 
Units generated T 17,477 | 30,935 | 
„ bought зз 55 ha ed — 4?9 
" свед оп works...  ..  ..  ..| 1,648 1,648 | 
„ lostin distribution and unaccounted for | — — 
„ bold Ко ке к E - 15,820 29,716 | 
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The switchboard is of polished marble bolted to angle- 
iron framework, and contains five generator panels, 
battery panel, feeder panel, and station panel for lighting 
and motors. Each generator panel is provided with auto- 
matic overload and reverse current cut-outs of I. T. E. 
pattern, ammeter and voltmeter, with shunt- regulating resist- 
ance arranged horizontally below. 

All distributing mains are carried overhead across roofs of 
buildings. 

Charges are by meter, with a sliding scale based on 
“kilowatts connected," 6d. and 44d. per unit being charged for 
lighting, and 44d. and 3d. for motive power. 


THE DIFFICULTIES THAT LECTURERS ON 
ELECTRICAL ENGINEERING MEET WITH. 


By A UNIVERSITY LECTURER. 


THE following is not meant as reply to—nor even meant as 
a criticism of—the articles contributed by ** A Student." It 
is inspired by one of his concluding remarks, that possibly 
all professors will disagree with what he has said. I hasten 
toreassure him, There are many lecturers at any rate (and 
he probably meant to include them in his term “ professor) 
who will agree with him on many of his main points. But 
has he thought of the other side of the question; life as a 
student is proverbially happy, free from care and not too 
laborious, but what about life as a lecturer? It is not all 
revelry in dz dy, not all the delight of seeing one's name 
with a long string of letters after it in the calendar, and a 
short row of figures after it in one's pass-book—if, indeed, 
the lecturer has a banking account and a pass-book— not all 
Just a mere occasional hour'8 talk with the students upon a 


subject with which the lecturer is thoroughly conversant and 
the student entirely ignorant; not all a successful attempt to 


entirely muddle the student by arranging a hopeless medley. 
of 6's and 9's. There is another side which the student 
may not see, which the lecturer has to contend with. He 
has at one time been a student himself, he has a faint recol- 
lection of the time when he, too, thought as a student and 
spoke as a student; memories of the difficulties which he 
met with as a student often cause him to devote a good deal 
of time that he would wish for more congenial work to 
devising methods of enabling his students to overcome those 
electrical pondes asinorum. Though a big man with a long 
tall after his name, he is still a humble student of Nature— 
especially human nature—he has still to study the electrical 
changes and improvements, and worse than all this, if be 
carry out his work conscientiously, he has often to advise his 
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students. Ав а lecturer, I would rather give a two-hours 


advanced lecture upon a thoroughly practical electrical 
engineering subject, such as, say, “Central Station Equip- 
ment,” before an audience of central station chiefs, than 
give advice to one student. 

As all lecturers have their own special methods, so have 
all students. Moreover, lecturers on electrical engineering are 
said to be stereotyped ; with this I regret that I cannot agree. 
I divide them into two distinct types, physicists and engineers ; 
but, alas! students are not. Take my отп men. For a 
first year's course I get the youth of 16, who, so says his 
fond mamma (these mammas are a terrible trial to us poor 
lecturers) does not know murh about electrical engineering, 
but he has often got sparks from a cat's back, and he once 
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attended a lecture at the Town Hall on “ Wireless Tele- 
graphy.” Parenthetically she murmurs, at fixed intervals, 
„Please don’t let dear Willie work too hard." She knows 
that he wishes for nothing better than to expire at the earliest 
possible age, a willing martyr to the alluring goddess 
Electra, a victim of that relentless Juggernaut, his own 
ambition, which, she thinks, will finally crash him. 

Let us say there are five courses, with laboratory and 
drawing ; Willie was always good at drawing from a child, 
as probably the decorations inside his text-books eloquently 
testify! Mamma wishes him to take three courses; he 
might get hurt in the laboratory—could he put that off for 
a year? He can do all his drawing at home, so that he 
does not want that course, and so on, to a length which 
varies directly as the loquacity of mamma, the patience of 
the lecturer, and inversely as the manliness of Willie, Asa 
matter of fact, Willie knows nothing of either electricity or 
engineering ; what is far worse, he has his head stuffed with 
a lot of classical nonsense, which takes no end of hard 
hitting to get knocked out of him; his knowledge of 
mathematics—not dv dy, but a + is hopeless, and in 
two years you have to turn Willie out fit for a gentlemanly 
post, ie, he must not mix with common workmen, but be 
worth a salary greater than your own present one. "To-day 
a degree student in engineering came and asked me if 
he could take one of the engineering subjects next year, as he 
very much wished to continue his Greek, and he could not 
find time for everything. Speech failed me. 

The next type—this one is very exasperating—is what I 
call “the failure." He has been anything from a non- 
successful medical student to a cattle rancher. He is usually 
nearly 30, and, having hopelessly failed at everything he 
has attempted, he “ wants to pick up a little electricity "— 
usually thinks it could be more easily done at a technical 
school, but thinks that with a year with us he will get a 
degree. He has read of how Edison startcd life as a paper 
boy—or says that he has—and so “his knowledge of the 
world " (how he dwells on these words, which were probably 
the cause of his past failures) will always stand him in good 
stead. He will take the advanced course; can eusily read 
up “the elementary muck ” himself, At the end of a year 
he comes to you to ask what an electrical horee-power is, 
He will do one thing successfully—demoralise the whole 
class. 

One other type, “ the practical man." He has been with 
a firm, in some cases for three months, in others for as many 
years. Of course he could set up as a consulting engineer 
if he wanted to, his “ experience” is great enough for that; 
but he finds that he sometimes getse fogged in his “ Wire- 
man's Pocket- Book," and he wants to look up his theory a 
bit. He has forgotten most of “the stuff” they taught 
him at school, especially wants to brush up his maths. 
You advise him to take the first year’s course, and he repeats 
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for your edification his innumerable practical experiences.“ 
In a weak moment you admit him to your advanced course. 
From that day you are no longer lecturer; you are in the 
witness-box under the severe cross- examination of the “ prac- 
tical man.“ You suggest that the lamp you hold in your 
-hand has a resistance of 80 many ohms, that the motor- 
generator in the laboratory is built in a certain manner, and 
you are immediately interrupted with * experiences.” Your 
word is sometimes accepted ; if he is in a good humour he is 
. willing to concede that it may be so in this case, ** but the 
way they did it at the works,” &c. . . . He is a very great 
trial, is “the practical man." One of this type once 
attempted to dogmatise to me upon the advantages of 
the methods of a workshop where he had had one month in 
a certain testing department, over that which I recom- 
mended. The assurance that I myself had worked as 
under manager for a whole year with that system, in the 
very same place where he had subsequently gone as a pupil 
for a month, had but little effect. Next to “the failure," 
spare me from “ the practical man." 

My types of student are as many and varied as the 
machinery about which I lecture to them. I lay no claim 
to being more clever than the average student; if I am to 
do my day's work properly, I must be infinitely more 
patient. I have tried every method I could think of to 
make them interested in their work. I have deliberately 
cultivated their society at social functions so that I may dis- 
cover where and how the energy which should be put into 
their work is wasted. I have banished the idea of doing 
research work which might lead to promotion, that 
I may take an interest in students’ doings and 
societies ; they are invited to bring me their notes, 
ask for references to text books—everything, and yet 
I doubt not but that many of them wonder why I am paid a 
salary, which they think they will command after an ele- 
mentary course under me. Qualifications of the physicist I 
hold none; I may be pardoned for claiming the best college 
training to be obtained in the kingdom, with some years’ 
experience in a responsible position in a large works, so 
great an admiration for my profession—electrical engineer- 
ing—that outside of college hours I am loth to talk of it, 
all these things might still be of no avail to meet the 
lecturer's difficulties, I reluctantly admit that I still turn 
out seme shockingly bad students; though I have closely 
studied the art of lecturing, following the advice of an exceed- 
ingly clever professor of that subject, I shall always turn out 
bad students. For every man who takes the full course, and 
whom I would feel justified in calling an electrical engineer, 
10 go away whom I would not trust with any responsibility. 
The one good man is a great encouragement, the 10 bad ones 
а crying demand for the immediate action of either the 
Institution or the Board of Trade to make some sort of 
official certificate compulsory for the would-be electrical 
engineer. 

It did not need a special lecturer to produce & Dr. John 
Hopkinson, nor am I aware that Lord Kelvin was more 
privileged than any of his contemporaries in the courses 
which he took. Knowledge, which is often the most useful, 
is that which is discovered by the stadent himself. Let him 
remember that, if he take his profession of electrical engi- 
neering seriously, he must be a student all his life. A good 
reader will find a grain of truth in any book—even a text- 
book. The lecturer is always a student, seldom with anyone 
to make his path smooth, his road to knowledge easy. He 
bas already experienced, and is even now experiencing, the 
difficulties that all studente, elementary and advanced, of so 


great a subject as electrical engineering must meet with. It 


is better, after all, to hammer and forge, by one’s own work, 
oneself into a character, than to be talked into one. 

The lecturer has gone over the ground before the student 
followed the finger-post marked “ Electrical Engineering," 


he can but relate his ownimpressions of the road along which 


he, too, probably has met with many difficulties and dis- 


appointments. Byt if he can teach bis men manliness, if he 


can makethem earnest students, if he can use his influence upon 
them (some of them at the most critical period of their life 
—from 18 to 24 years of age) to show them that there are 
lessons of life, and of these, perseverance is one of the most 
important; if he can make them deeply interested in one of 
the greatest and highest professions, for its creed is one of 


the altruism and the betterment of human conditions 
of living; if he can produce one such man for every 
hundred ** wasters,” then the work of the lecturer, arduons, 


| worrying, and unsatifying though it may be, would yet have 
been effort, well spent, labour not quite in vain. 


Lest your student-contributor judge me harshly, I say 
that, frankly, I admit many of his pointe. I have learnt 
at least one thing from his article. For that lesson J, 
a lecturer but always a student, thank him most sincerely. 
With him, and with the Editors of this journal, I wish only 
to promote the cause of real technical training ; I wish to 


point out the lecturer's difficulties, in the hope that possibly 


8 panacea may be suggested. 


TESTING, AND OTHER THINGS. 
| By N. C. WOODFIN. 


THE art of testing occupies such a large place in electrical 
engineering, that a short, inquiry into its meaning and object 
may not be without advantage. 

The many points of view, such as testing from the stand- 
point of the manufacturer, owner, operator, consumer, expert, 
&c., may be divided into two classes, those of maker and user, 
in one or other of which the less important from time to 
time appear. 

Installations, machines and instruments are tested primarily 
to ascertain their capability or intrinsic value in relation 
to the work which they are designed to accomplish. Next 
in order comes the consideration of efficiency, which includes 
the mechanical efficiency of machines and apparatus in trans- 
forming energy, as the heat of burning coal, into mechanical 
power, or this again into electrical energy, and that after 
transmission into its ultimate useful condition. In the case 
of measuring instruments, for any purpose, these are first 
examined, or tested, to see that they are in working order, 
after which the question of findiog their efficiency arises. 

The efficiency of an instrument may be taken to mean 
its accuracy; in a very few cases, such ss supply meters 
for very small consumers, and high range recording instru- 
ments, notice may be taken of the power consumed in 
working. The two features named, fitness and efficiency, 
are fouud by observation and experiment, thus obtaining 
numerical data and comparing these with standards. 

As it is in this comparison that the desired information is 
revealed, it is of equal importance that the data obtained 
be accurate (this can only be in degree, which must be the 
highest practicable), and that the standards be reliable. 
One is surprised to notice in electrical works how infre- 
quent is the checking of the instruments commonly used, 
against standard values, although a reliable standard for tbe 
volt unit (which is, perhaps, the most important) is not 
expensive. Simultaneous readings of volts, amperes and 
ohms, appear to be uncommon, yet these can be regarded as 
the only absolutely satisfactory tests, where volt readings 
are taken against a standard cell, and tbe resistance 
measured on a high-class Wheatstone bridge, the circuit 
being chosen with convenient values and all temperature 
conditions being carefully noted, notwithstanding that 
all conductors are of such size as will avoid any heating in 
the circuit tested ; while the current is measured on a 


balance or other standard recently checked with a volta- 


meter, or whose real rela- ion to the true ampere is 
accurately known. | 
By the way, workers with older instruments are interested 
to hear that a Cardew voltmeter is among those selected for 


location in the National Physical Laboratory. There volt- 


meters with their large clock dials and high accuracy are 


perhaps worthy of more attention ; one firm has recently 


supplied one hundred’ of them to a certain authority. 
But it is of no use attempting to make measurements for 


finding efficiency until one is assured that a machine or. 


apparatus is capable and in a fit condition for work. A 
machine is fit for operation, first of all, when it is clean, and 


next when the instructions provided by the makers һауе. 
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been complied with. Cleanliness includes dryness, for wet 
and dirt often go together. Of cour:e, much apparatus bas 
to work out of doors, exposed to the weather, and is 
designed accordingly. Still, one would ‘think that no 
reason why a se:ni-ericlosed motor intended for a joiner's 
shop or a smithy in a shipyard should be left outside, instead 
of inside а shed, and-eudure a fortnight’s rain before being 
used. It is not right to say that a machine of apparatus 
is incapable because it has broken down through the neglect 
of reasonable prec:utions and treatment. Capability has 
always to be determined by experiment, and this to be sound 
should be made as far as possible in a scientific and 
methodical manner. Tests made in a hurry are like broken 
cist rns that can hold no water. 

Machinery should always be so placed that what may 
be termed its vital parts are readily accessible. Some four 
years ago а certain marine engine works was supplied 
with an electrical- installation, consisting of a three-motor 
crane, a couple of dozen arc lamps and some other items. 
Current was obtained from two steam dynamos of about 
40 I. H. P. each, located in the corner of a large erecting 
shop. The switchboard, in a teak frame carrying a 
slate approximately 3 ft. 6. in. x 5 ft, controlled 
about 14 circuits, and was foolishly pluced between the 
two generators close against the wall, making the back 
quite inaccessible without pulling the whole board down. 
The wiring consisted chiefly of unprotected lead-covered 
paper-insulated cable, the ends of which were often carelessly 
exposed to the weather, and frequently badly sealed, One is 
not surprised to learn that shorts and breakdowns were of 
frequent occurrence, and that finally other hands were 
employed to remodel and renew the installation. It was not 
want of knowledge on the part of the contractor, but con- 
tempt of details and lack of method which bronght this 
about. a | 
Since testing. is a necessary. and important part of tlie 
manufacture of electrical apparatus, economy or cheapness 
is promoted by paying attention to this in design, that is, by 
go arranging the parts of a machine that testing is easy, both 
during the making and on completion. It is instructive to 
observe how. this is brought out in up-to-date machines and 
apparatus; in contrast with those of earlier times. A certain 
class of indicating wattmeter supplies an illustration. The 
movable systems in early forms of this were most difficult, of 
access, bpt later forms are more easily open to testing, nnd 
eramination. One wonders, by the way, that such instru- 
ments are not more used for general testing purposes. They 
conld be used as a check on the behaviour of permanent 
TAKE instruments, in which there is now such great 
alto. DN и 

Perhaps a motor-starting switch provides the appliance 
on which the most ingenuity may be expended, either that it 
may be the most securely boxed-in and made impossible af 
repair by any but its maker, who obtains a correspondingly 
diminished sale, or that it may be understood by anyone in 
the least, possible time. 
working quantities is of great value, and it may be asked 
why there is not a more general insistence on all kinds «f 
electrical apparatus being plainly marked with the values 
fur which they are intended ? | | 

The wiring contractor is sometimes a siuner in this respect 
when he removes a maker's паше plate from a machine, 
taking away the figures for its output and number; 


strangers come and have the expense of special test- . 


ing in order to find out elementary, data which each 
michine may be expected always to bear upon it. Sach 
actions, done for the purpose of blinding the eyes of the 
enstomer, do no one any good, and it may sometimes happen 
that tbe firm removing the marks itself meets the cost of 
the inconvenience afterwards occasioned, — : ot 
Z Why cannot all з heostats be plainly marked with their 
maximum value in ohms—-thére aie scores of cases where 
this would be most useful? gn 
| (Jo һа сонг1йія 1.) Е 
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GRAPHICAL METHOD OF DETERMINING THE 
DISCHARGE OF A CONDENSER THROUGH A VARIABLE 
SELF-INDUCTION. 


By E. W. Мавсналмт, Lecturer on Electrotechnics at University 


College, Liverpool. 
(Abstract of Paper read before Section A.) 
THIS method is an extension of one described by Dr. Sumpner for 
determining the rise of current in acircuit with a variable self- 
induction, to which a P.D. is suddenly applied. The equation of 
E. M. Fs. in a circuit having a coefficient of self-induction I», capa- 
city c, and resistance R is given by— 


di У 
В? + = е, 


where i is the instantaneous value of the current, and 4 represeats 
the quantity of electricity on either plate of the condenser at any 


Up. Fic. 1. 


instant, and c is the value of the P.D. applied at the same instant. 


When the discharge is produced by a spark suddenly passing, th 
above equation reduces to— ; 


di T. M 
L 45 +в? + 5 
with the condition that g at time 0 = vo C where vo is the P. p. 
between the coatings of the condenser. With an air core induction 
L is a constant, but with an iron core L is variable and is approxi- 
1 ав iO t 
mately proportional to =. fora closed iron circuit. Taking the 


simple case of L constant first, we may write the above 


—(ri 7 
di 6 3 


dt L 


| { 
1 at апу instant = Qo — / idt, where Qe — vo C. 


Qo however mu-t be regarded as negative if i is positive when the 


current is flowing ia such а direction as to discharge the condenser, 
aud we have— 


Qo Ii dt Qo i at 
a eee. Ca en 
[uu rT ae 
DS в 
d d Qo. 
At time 0 di CR 
` . A с ж ы at = es ENS 
A : a н 7 
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To draw the discharge curve, let o y be the axis of current, o x 
the axis of time (fig. 1). 


Take ono N a length = E to the current scale, and on 0 2 2 


length — „Р = ок. 
R 
| E: 
Then the slope of KN = == = initial value of = . 
а Сн | 
Draw, therefore, a short length o L, from o parallel to x x. 


d 


The problem now is to find the value of 111 at the time corre- 


sponding to xı. The length of o x, should be so chosen that numeri- 
cally o x, in seconds is a simple multiple of В с in seconde. 


For example, let o x, = à (в C). o x; represents а small time 
interval dt, and.. = Аң c for the small interval we are con- 
sidering. 

Continuing the construction from І; draw a line parallel to o z to 
meet к M (drawn parallel to o ү) in m, cutting o y in x)’. Then 
N NII =No-— N!o- o — i, 

RC 


Draw the mean ordinate m; m, of the area о L; xi, 
dt | 
then /t dt = mm x on; 


but о x; = $ (R с) from above, so that 
А fa 
fi dt = mi mi х I R c 
dt 
fia 
and gm. у, 


RC 
Subtraet from м o, therefore, a length N м, = 4 mı m). 


| сл 
| 
N 
; i 
| 


rey 1 

thag c 40 ОСО . ^ а 
шый of 10% eee lene т hates 
nd | | 


It 


jm mi. 


Lae 
J 
E HE 
. 
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Fia. 4. 


The distance xi му! = = = 


i — fe „and as before му! м, 


= L. The slope of the line from w, to м 
B 


di 
dt 

Draw, therefore, a line, г; La parallel to x; Mı, of such a length 
that x; X; о x, Continuing the process and subtracting suc- 
cessively the mean ordinates of tbe small trapegiums drawn, а curve 
of discharge is obtained. 

To test the accuracy of the method, discharge curves were plotted 
— — E — —— n 


* In this case в appears to be 100 w, not 10 w.—EDs, 


and is the proper value of at the time x. 


for a condenser of 10 mf. capacity with'a self-induction of one henry 
in series with it, for three different resistances in the circuit. The 
three curves thus drawn are shown in figs: 2, 3 and 4, and were found 
to be in very close agreement with the theoretical values. The error 
in determining the time for a complete oscillation did not exceed 
0:5 per cent. The method was next applied to the case of a circuit 
with a variable inductance, the particular example chosen being a 
coil having an iron core. - | 

The first stage in the process was the determination of the self- 
induction of the coil for, different values of the current. Having 


obtained a curve showing the rélationship between current and self- 


induction; this was plotted on the left hand side of the figure (fig. 5), 


the curve taking the place of the straight line ком. The construc- 
tion adopted is exactly similar to that described above for a fixed 
self-induction, with the single ра р that instead of taking the 
pointe м, M, &c., on the straight line к M, they are taken on the 
curve which replaces it. This curve, iu the case of iron, is different 
for increasing and decreasing currents on account of the effects due 
to hysteresis; two curves have therefore to be drawn, the one being 
used while the current is increasing, the other when the current 
begins to diminish. A typical curve of discharge is shown in the 
figure for a condenser of 1 25 ml. capacity, through a coil of small 
self-induction having an iron core. The distortion of the curve due 
to hysteresis is well marked, the rate of decrease of current being 
much more rapid than the rate of increase, | 

Another effect which is of interest in connection with these 
curves is tbat the time for a half oscillation of discharge varies very 
considerably with the initial voltage. We should expect, therefore, 
that with a rapidly damped discharge, such as flows through a coil 
similar to that considered, the time for a half oscillation would not 
be constant during the whole time occupied by it; in other words, 
the oscillatory discharge through such a coil would not be 
isochronous. That this is so was first pointed out experimentally in 
a letter to Nature by the author in August, 1900. The actual 
graphically determined figures for three voltages are given below. 


Voltage. Time for half oscillation. 
9,400 '9 x 10-5 
2,850 5 x 10-5 
: 450 15:2 x 1075 


The method described in the above paragraphs is not one which 
is confined simply to the solution of tbe problem under considera- 
tion; it is applicable to the solution of any differential equation of 
the second order, in which the coefficients are known functions of the 
variable quantities. For instance, the determination of the deflec- 
tion of a ballistic galvanometer, in which the needle has started to 
move before the whole of the discharge bas passed, is an obvious 
application. 


A more useful application, however, is that to the case of a 


‘circuit of either fixed or variable induction and with capacity in 
series, to which a P.D. of known wave form is applied. The shape of: 


the current wave determined in this way should throw considerable 
light on the sudden rushes of current so often observed when the 
pressure is suddenly applied to such circuits. It is hoped that 
some of these results may be worked out and published later. 


TOWN “COUNCILS.” 


Bv A. H. M. 


One of the most serious difficulties in the way of progress in 
general, and electrical progress in particular, is undoubtedly the 
complacently uninformed attitude adopted by many of those mem- 
bers of the community elected to guide the progress, and look after 
the well being of the town in the capacity of councillors. 

No matter how grave the question at issue, whetber it be the 


introduction of a municipal system of electrical tramways, or the 


purchase of a tract of land to form a playground for generations 
unborn (or a refuse pitch, as the case may be), the minds of these 
worthy gentlemen are instantly made vp, and their individual 
decisions for or against the scheme are like the law of the Medes 
and Persians—unalterable, They recognise no prey for 
approacbing the measure in an open-minded manner, sad of pre- 
facing the consideration of the subject by obtaining reliable data 
and all possible figures relating to the question; their vote is given 
in accordance with the mood of the moment, and tbeir uninforiged 
predilections in the matter. 


+. 
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Thus it is that ratepayers are so often saddled with un in 
resulting in a loss instead of tbe bandeome and MN IC 
held before their dazzled eyes, which had their true origin in 
the nebulous haze surrounding the brains of the “councillors.” - 

A truly representative type of this class of “councillor” is the 
" municipal trams at ару price" gentleman, and of these there are 
not a few; when once their fiat bas gone forth in favour of muni- 
cipal tramways, no facta or figures will move them. 

It is even doubtful whether the unbiassed and comprehensive 
Parliamentary report just issued would cause them to turn a hair; 
they would probably place it hurriedly in the waste-paper basket, 
feeling quite convinced that it was a got-up affair for the sole pur- 
pose of upsetting their pet scheme. | 

One of the points which these worthies are utterly unable to 
comprehend is, that a private company should be anxious to carry 
out a tramway scheme, whilst at the same time avowing that they 
are facing the probability of a loss in working for some time to 
c me. 

With infinite subtlety they will tell you that this is simply a 
p “bogey” on the part of the company, and that “it 
won't do." 

The writer a few days since heard one of these Solomons in judg- 
ment address a most sanguine speech to a number of electors, in 
which he vigorously informed them that he would personally 
“guarantee” that the tramways would “pay splendidly.” It may be 
added that it is not within the writer's knowledge that the Solomon 
in question has deposited a sum of money to back up his guarantee 
in this matter. 

Tbese gentlemen will not comprehend the fact tbat this or that 
rompany, with a capital of so many millions sterling, is engaged 


‘in carrying out not one, but a large number of such schemes, Rome 


of which pay well, others moderately, whilst others may show a 
lors, but that the average profit earned enables them to pay a 
satisfactory dividend to their sharebo!ders, and that under such 
circumstances they are justified in carrying out the scheme in ques- 
tion, in the reasonable expectation of earning a profit in time to 
come. The figures published in the report referred to showed clearly 
that, as a whole, such municipal ventures bad so far resulted in a 
loss, and further, that when in the bands of private companies, the 
average dividend paid was extremely moderate. It may be 
imagined that such facts as the above would be sufficient to guide 
the judgment of any ordinary mortal—so they would be—but town 
councillors are not ordinary mortals. 


WASHINGTON, BALTIMORE & ANNAPOLIS 
SINGLE-PHASE RAILWAY.’ 


By R. G. LAMME. 


Тнв Washington, Baltimore and Annapolis Railway is a new high- 
ено line extending from the suburbs of Washington to 

timore, a distance of about 31 miles, with a branch from 
Annapolis Junction to Annapolis, a distance of about 15 miles. 
The overhead trolley will be used, and schedule speeds of over 40 
miles per hour are to be attained. The road is to be the scene of 
E commercial operation of an entirely new system of electric 

ion. 

The spezial feature of this system is the use of singlc-phase alter- 
Dating current in generators, transmission liner, trolley car equip- 
ment, and motors. It constitutes a wide departure from present 
types of railway apparatus and while retaining the best charac- 
teristics of the present standard direct-current motor system, the 
use of alternating current makes it possible to avoid many cf the 
bad features. | 

The direct-current railway motor is in all cases a series-wound 
machine, The series motor is normally a variable- field machine, 
and it is this feature which bas adapted the motor especially to 
railway service. Shunt-wound motors have been tried and 
abandoned. Induction motors do not possess the variable-field 
feature at all, as they are essentially constant-field machines. 

The variable field of the series motor makes it automatically 
adjustable for load and speed conditions. It also enables the 
series motor to develop large torques without proportionately 
Increased currente. The automatically varying беја is accom- 
panied by corresponding variations in the counter-electromotive 
force of the armature until the speed can adjust itself to the new 
feld conditione. This feature is of great arsistance in reducing 
carrent fluctuations with a small number of steps in the regulating 
rheostat. Any increase in current, as resistance is cut ort, is accom- 
panied by а momentary increase in the counter-electromotive force, 
ibus limiting the current increase to a less value tban in the care 
of а constant-field motor. ; | 
5 the type of motor, the greatest ad vantage possessed by 

2e direct-current system lies in the use of a single current or 
circuit, thus permitting the use of one trolley wire. For third-rail 
construction, the use of single current is of even greater importance 

in the case of the overhead trolley. | 

Bome of the undesirable features of the direct-current railway 
туйеш should also be considered. - A nominally constant voltage ів 
applied to the car, and speed control is obtained by the use of 
resistance їп series with tbe motors, with a loss proportional to the 
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А paper lead before the American‘ Institute of 
Electrical Engineers, September 26th, 1902. 


voltage taken up by the resistance. By means of the series-parallel 
arrangement, the equivalent of two voltages is obtainable at the 
motor terminals without the use of resistance. Therefore, with 
series-paralle] control, there are two efficient speeds with any given 
torque. For heavy railroad service, where operation for long 
periods at other than full aud half speeds may be necessary, the 
rheostatic loss will be a very serious matter. 

The controlliog devices themselves are also a source of trouble. 

Another limitation of the direct-current system is the trolley 
voltage. The maximum permissible trolley voltage is dependent 
upon inherent limitations in the design of motors and controllers. 
The disadvantages of low voltage appear in the extra cost of copper 
and in the difficulty of collecting current. In heavy railroad work 
the current to be handled becomes enormous at usual voltages. A 
2,400-H P. electric locomotive, for example, will require between 
3,000 and 4,000 amperes at normal rated power, and probably 6,000 
to 8,000 amperes at times, With the overhead trolley these 
currents are too heavy to be collected in the ordinary manner. It 
is evident that for heavy ғегтісе a much higher voltage is essentia). 

A further disadvantage of tbe direct-current system is the 
destructive action known as electrolysis. This may not be of great 
importance in interurban lines, but in city work its dangers are 
well known. 

From the above statements it is evident that an alternating- 
current railway system should possess the two priucipal features of 
the direct current system— viz, a single supply circuit and the 
variable-field motor, and to be an improvement upon the direct- 
current system, the alternating current should avoid some of the 
more important disadvantages incident to the present direct- 
current railway apparatus. 

The system must, therefore, be single-phase. The polyphase 
railway system used on а few European roads employs three con- 
ductors, and therefore does not meet the above requirement. 

The motor for the alternating-current railway service should have 
the variable-speed characteristics of the series direct-current motor. 
The poly phase motor is not suitable, as it is essentially a constant- 
field machine, and does not possess any true variable-speed 
characteristics. "Therefore it lacks both of the good features of the 
direct-current railway system. A new type of motor must therefore 
be furnished, as none of the alternating-current motors in com- 
mercial use is adapted for the speed and torque requirements of 
first-class railway service. . 

The direct-current limits of voltage are at once removed, as 
transformers can be used for changing from any desired trolley 
voltage to any convenient motor voltage. Electrolysis troubles 
practically disappear. As transformers can be used, variations in 
supply voltage are easily obtainable. As the motor is assumed to 
have the characteristics of the direct-current series motor, speed 
control without rheostatic lors is practicable when voltage control 
is obtained. This combination, therefore, allows the motor to 
operate at relatively gocd efficiency at any speed within the range 
of voltage obtained. If the voltage be varied over a seufliciently 
wide range, the speed range may be carried from the maximum 
desired down to zero, and, therefore, down to starting conditions. 
With such an arrangement no rheostat need be used under any con- 
ditions, and the lower the speed at which the motor is operated, 
the less the power required from the line. The least power is 
required at start, as the motor is doing no work, and there is no 
rheostatic loss. The losses at start are only those in the motor and 
transforming apparatus, the total being less than when running at 
full speed with an equal torque. Such a system, therefore, permita 


‘maximum economy in power consumed by motor and control. 


The use of altert ating current on the car allows voltage control 
to be obtained in several ways. In one metbod a transformer ie 
arranged with a large number of leads carried to a dial or con- 
troller drum. Tne Stillwell regulator is a well-known example of 
tbis type of voltage control. This method of regulation is suitable 
fur small equipments with modcrate currents to be handled. The 
controller will be subject to some sparking, as in the case of the 
direct-current apparatus, and therefore becomes lees satisfactory as 


the car equipment is increased in capacity Another method of 


control available with alter: ating current is entirely non-sparking, 
there being no make-and-break contacts. This controller is the &o- 
called "induction regulator,” which is a transformer with the 
primary and secondary windings on separate cores. The voltage in 
the secondary winding is varied by shifting its angular position in 
relation to the primary. With this type of voltage controller very 
large currents can be handled, and it is especial!y suitable for heavy 
equipmenta, euch as locomotives. 

It is thus seen tbat there is one method of control available with 
alternatirg current which avoids the inherent troubles of the direct- 
current controller. The induction regulator is primarily a trant- 
former, and all wear and tear is confined to tbe supports which 
carry the rotor. This ideal type of controller is not applicable to 
the poly pbase railway motor, in which speed control can be obtained 
only through rheostatic loss. The polyphase control system is even 
more complicated than the direct-current, as there must te a 
rbeostat fur each motor, and two or three ci: cuits ia cach rheosta'. 
It is thus apparent that, by the use of sii gle phase alternating 
current with au alternating-current motor, having the characteristics 
of tbe direct-current series motor, tbe best features of the direct- 
current system can be obtained, and, at the same time, many of its 
disadvantages can be avoided. | 

There are several types of single-phase motors which have the 
series characteristics. One type is similar in general construction 
to a direct current motor, but with its magnetic circuit laminated 
throughout, and with such proportions that it can successfully 
commutate alternating current. Such a motor is a plain series 
motor, can be operated on either alternating or direct current, 
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and will have the same torque characteristics in either case. 
Another type of motor is similar in general construction to the 
above, but the circuits are arranged in a different manner. The 
field is connected directly across the supply circuit, with proper 
contro] appliances in series with it. The armature is short-circuited 
on iteelf across the brushes, and the brushes are set at an angle of 
approximately 45° from the ordinary neutral point. The first of 
these two types of motors is the one best adapted for operation in 
large units. ; 

This is the type of motor which is to be used on the Washington, 
Baltimore & Annapolis Railway. Several motors have been 
built and tested with very satisfactory results, both on the testing 
stand and under a car. The results were so favourable that the 
system was proposed to the Cleveland Engineering Co., repre- 
senting the Washington, Baltimore & Annapolis Railway, and after 
investigation by its engineers, it was adopted. A description of 
the apparatus to be used on this road will illustrate the system to 
good advantage. 

Single-phase alternating current will be supplied to the car at а 
frequency of 163 cycles per second, or 2,000 alternations per minute. 
The current from the overhead trolley wire is normally fed in by 
one trolley at approximately 1,000 volts. "Within the limits of the 
district of Columbia two trolleys are employed,as by Act of Con- 
gress the use of rails as conductors is prohibited in this district, 
presumably on account of electrolysis. In this case, the trouble, of 
course, will not exist, but the contracting company has been unable 
to obtain permission for the grounded circuit. 

The alternating current to the car is carried through a main 
switch or circuit-breaker on the car, to an auto-tiansformer connected 
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a, Auto-transformer; b, Induction regulator; с, Reversing switch; d, Fields 
of motors; e, Armatures of motors; f, Equalising transformer. 
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between the trolley and the return circuit. At approximately 300 
volts from the grouud terminal a lead is brought out from the 
auto-transformer and passes through the regulator to one terminal 
of the motors. For starting and controlling the speed an induction 
regulator is used, with its secondary winding in series with the 
motors. This secondary circuit of the regulator can be made either 
to add to or subtract from the transformer voltage, thus raising or 
lowering the voltage supplied to the motors. The regulator there- 
fore does double duty. The controller for direct-current motors 
merely lowers the voltage supplied to the motors but cannot raise 
it, but an alternating-current regulator can be connected for an 
intermediate voltage, and can either raise or lower the motor voltage. 
In this way the regulator can be made relatively small, as it 
handles only the variable element of the voltage, and the maximum 
voltage in the secondary winding is but half of the total variation 
required. 

In the equipments in question, the range of voltage at the motor 
is to be varied approximately 200 volts up to 400 volts, or slightly 
higher. The transformer on the car will supply 315 volts, and the 
secondary circuit of the regulator will be wound to generate slightly 
more than 100 volts when turned to the position of its maximum 
voltage. This voltage of the regulator is about one-fourth of that 
of the motors at full voltage. The regulator can consequently be 
made relatively small, in comparison with the motor capacity of 
the equipment. It has been found unnecessary to use much lower 
than 200 volts in this installation, as this voltage allows a com- 
paratively low rnnning speed, and approximately 200 volts will 
be necessary to start with the required torque. The greater part of 
this voltage is necessary to overcome the electromotive force of 
self-induction in the motor windings, which is dependent upon 
the current through the motor and ів independent of the speed of 
the armature. 

There will be four motors of 100 н.р. on each car. The full rated 
voltage of each motor is approximately 220 volts. The motors are 
arranged in two pairs, each consisting of two armatures in series 
and two fields in series, and the two pairs are connected in parallel, 
The motors are connected permanently in this manner. Since 
voltage control is used, there is no necessity for series parallel 
operation, as with direct-current motors. To ensure equal voltage 
to the armatures in series, a balancing or equalising action is 
obtained by the use of a small auto-transformer connected 
permanently across the two armatures in series, with its middle 
point connected between them. The fields are arranged in two 
pairs, with two fields in series and two pairs in parallel. This, 
therefore, parallels the fields independently of the armatures, 


which was formerly the practice with direct-current motors, 
It was a defective arrangement with such motors, as equal currents 
in the field did not ensure equal field strengths in the motors, and 
the armatures connected in parallel, therefore, would be operating 
in fields of unequal strength, with unequal armature currents as a 
direct result. With alternating currents in the fields the case is 
different. The voltage across the fields is dependent upon the field 
strengths, and the current supplied to the fields naturally divides 
itself for equal magnetic strengths. The chief advantage in 
paralleling the fields and armatures independently is that one 
reversing switch may serve for the four motors and one balancing 
transformer may be used across the two pairs of armatures. The 
ordinary direct-current arrangement of armatures in series with 
their own fields can be used, with a greater number of switches and 
connections. 

The general arrangement of the auto-transformer, regulator, motors, 
&c., is shown in fig. 1. 

The induction regulator or controller resembles an induction 
motor in general appearance and construction. The primary wind- 
ing is placed on the rotor, and the secondary or low voltage wind- 
ing on the stator. The motor also has a second winding which is 
permanently short-circuited on itself. The function of this short- 
circuited winding is to neutralise the self-iaduction of the secondary 
winding as it passes from the magnetic influence of the primary. 
The regulator is wound for two poles, and therefore is rotated 
through 180' in producing the full range of voltage for the motors. 
One end of the primary winding of the regulator is connected to 
the trolley, and the other to a point between the regulatcr and the 
motors. It thus receives s variable voltage as the controller is 
rotated. There are several advantages in this arrangement of the 
primary in this particular case. First, the regulator is worked ata 
higher induction at start, and at lower induction when running, the 
running position being used in these equipments for much longer 
periods than are required for starting. Second, when the motors are 
operating at full voltage the current in the primary of the regulator 
passes through the motors but not through the auto-transformer or 
the secondary of the regulator. This allows considerable reduction 
in the size of the auto-transformer and regulator. 


(To be concluded.) 


т тр 


CORRESPONDENCE. 


Tramear Brakes. 


I have read with much interest the article by Mr. H. B. 
Phillimore in the current number of the ELECTRICAL 
REVIEW. Having had some fair amount of experience in 
the testing of electric car brakes, I feel that I should like to 
make a few comments проп this article, and I propose to deal 
with the last paragraph :— 

„One portion of the equipment.. . . as casy as driving 
on the level.” 

Mr. Phillimore writes as if there were only one form of 


track brake, more commonly spoken of, perhaps, as the. 


slipper brake. I take it that the brake he mentions is of 
the Spencer type. Cars fitted with brakes of this type have 
been repeatedly tested, and an expert driver can apply the 


brake in about 10 seconds, using both hands; 10 seconds is 


much too long an interval. At a speed of, say, 20 miles an 
hour, this would correspond to a space of rather over 290 ft., 
or, say, about 12 car lengths; and this would be traversed 
before retardation commenced. ‘Therefore I agree with 
Mr. Phillimore that, as an emergency brake, it is of no ure. 

I next read the statement, ** also most of the track-brakes 
used in this country will not stop a car on a steep hill." 

The Spencer brake, when onre applied, will control a car 
very fairly on a hill of 1 in 11. ! 

There is another form of slipper brake which I have 
repeatedly tested, in which the slipper block is applied 
to the rail by means of compressed air actuating a piston, 
the pressure being intensified by meaus of a toggle system of 
levers. This brake is, as yet, comparatively a recent intro- 
duction. However, I have seen it advertised in your 
journal, and the agents are Messrs. Estler Bros. 

This brake is applied by the simple motion of an air- 
valve handle, and the motion is performed with the right 
hand, the limits of motion, for full open, being a quarter- 
turn. 

When applied suddenly on а sanded rail on the gradient 
mentioned above, a car of Messrs. Dick, Kerr & Co.'s 
manufacture, 6 ft. wheel-base, double-decked type, weight, 
I suppose, about 8—9 tons, was pulled up in rather under 
two car-lengths, the speed being the maximum attainable 
with a “ full parallel" start at the top, and about 440 yards 
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of the incline traversed. This brake would not only pull the 
car to 8 stand as stated, but would hold it stationary for any 
desired (reasonable) length of time. 

J totally disagree with the author's statement that the 
track-brake should be applied at the top of the hill and left 
alone till the bottom is reached. The slipper which bears on 
the rail should be a wood block, and is usually 15 in. to 
18 in. long. If used in this way the shoes would speedily 
be worn away, and renewal would be necessary either every 
day or every other day, according to the stress of service. 

Managers of tramway systems frequently impose penalties 
on drivers who use their slipper brakes in cases other than 
those of emergency. Metal slippers have been tried, but are 
not nearly as effective as the wood ones, though, of course, 
they are much more durable. | 

М the drivers (not novices of three or four weeks’ 
standing) that I have come across, experience no difficulty 
in descending a hill using the hand brake only, and they 
find they can do this without skidding the wheels, and 
consequent production of flats. Besides, a driver is rendered 
confident by the knowledge that he can always stop in case 
of his hand brake failing him, by means of his air brake 
(when that is fitted to his car). 

Mr. Phillimore’s paper is of great interest, and his remarks 
are very convincing, taking them as a whole. 
I should be glad to see this article followed by others of a 


similar character by other writers. 
W. Arnold Ogden. 


University College, London, W.C. 
October 11th, 1902. 


[The pneumatic brake in question (Hewitt & Rhodes) was 
described in our issue of November 15th, 1901. We shall 
be glad if other readers who have had practical experience 
vith different kinds of car brakes will communicate with us 
on this very important matter.—Eps. ELEC. REv.] 


Double-Current Generators and Rotary Converters. 


In your issue of October 3rd, there appears a very able 
articleon * Double-Current Generators and Rotary Converters,” 
by S. Woodfield. This reviews the best practice on these 
machines, and is worthy of careful reading. There is one 
point I should like to take exception to, however ; the author 
recommends installing the induction regulator on the high 
tension side of the system, whereas I consider that it is 
decidedly preferable to instal it on the low tension side. The 
design of an induction regulator for high voltage involves a 
bulky and expensive piece of upparatus, which also has the 
disadvantage of having poorer constants than one designed 
for low pressure, The right place for an induction regu- 
lator is between the step-down transformer and the rotary, 
and, in actual cases, this is the place in which it will be 


found that it has been installed. 
H. S. Meyer. 


Joule’s Work. 


Ishoukl be much obliged if any of your readers could, 
through the medium of the columns of your valuable paper, 
gives me the names of any works dealing with the resulta 
upon practical work of the quantitative determination by 
Joule of the relation of heat to work. = 

ок. 


Electric Train Lighting. 


_ Noticing an article on the Electric Lighting of Trains 
in Germany” in your last issue, I think, perhaps, the follow- 
ing short description of a system in use in the U.S.A. of 
lighting some heavy overland trains might be of interest 
(о some of your readers :— 

The trains to which the following description refers run 
daily between San Francisco and Chicago, covering the 2,335 
miles in about 70 hours; the longest stop made on the run 
ts about an hour, the average stops being about 10 or 20 
minutes. The Overland, Limited, is a solid vestibuled train, 
Consisting of two baggage cars, buffet composite car, 
jur ae Toom sleeping car, compartment observation car, and 

ning car; it ів, of course, electrically lighted throughout. 

de generating plant consists of a small direct-coupled 
engine and dynamo placed in the forward baggage car, which 
18 next the locomotive, together with a battery of accumu- 


lators and a small switchboard. The engine is fed with 
steam from the locomotive by a flexible coupling, which 
can readily be disconnected and connected when changing 
locomotives ; the generating plant runs continuously, except 
during the few minutes occupied in changing engines, when 
it necessarily must be shut down, the lighting being main- 
tained during these few minutes by the battery. The time 
occupied in changing locomotives is so short, and it is done 
во rarely, that the capacity of the battery can be very small. 

The above system offers several advantages over other 
systems of electric train lighting, especially in the case of 
long runs ; all the electrical plant being together, and being 
easily accessible at all times, can be kept in good order, and 
as an electrician is always carried, whose only duty is the 
care of the lighting plant, the electric lighting can be made 


most reliable and economical. 
W. P. Burke. 


Mains. 


Amongst the many ways of running mains, there is one 
method I have not seen yet. It is to lay the mains in 
troughs, as in the саве of the solid system, but without any 
filling, This method should be useful for feeders, as the 
mains would not be damaged in the laying in, as they are 
apt to be when they are pulled in. Furthermore, it would 
be possible at a later date, to pull the feeders out and to draw 
in larger ones. It would also be possible to lay the system 
in the first case without any draw-in boxes, but if the 
feeders had to be replaced some years later, draw-in boxes 
could then be fitted. On the other hand, should it happen 
that the feeders did not ever require removing, the cost of the 
draw-in boxes would be saved. 


North Shields, Orfober 14ih, 1902. 


C. Turnbull. 


A SURVEY OF ELECTRICAL PATENTS 
GRANTED IN THE UNITED STATES. 


IN a former issue (October 3rd, 1902) we called attention 
to the great labour expended in the United States in con- 
nection with the taking of the Twelfth Census upon the 
collection of information regarding manufactures of that 
country, and we were able to give then a brief abstract of a 
long report upon the electrical industry. In view of the 
current belief in America that much of the industrial pro- 
gress of that country is due to the system of patent law in 
vogue, it is not surprising to find that in this recent thorough 
investigation patents were not forgotten, and we have now 
to notice briefly a report on ‘Patents in Relation to Manu- 
facturers," prepared by Mr. Story B. Ladd, under the 
direction of Mr. S. N. D. North, chief statistician for manu- 
factures for the Twelfth Census. We are only concerned 
with the electrical patents, and as an abstract of that portion 
has been published by our American contemporary, the 
Western Electrician (of September 15th, 1902), we have not 
hesitated to make use of its good work in what follows. 

The four principal classes of patents are those dealing 
with (1) generation of electricity ; (2) electric lighting ; (3) 
motive power ; and (4) electric traction. We shall glance 
at each class in turn, and need only say by way of preface. 
that the reader should bear in mind we are only dealing with 
American patents, so that the names attached to particular 
inventions in some cases may not be those usually given for 
the same inventions in this country. 

Generation of Electricity.—During the period covered by 
the official report, 3,688 patents were issued in this class, 
The earliest patent on the subject (Sonnenburg and Rechten, 
No. 8,848, March 30th, 1852) describes a machine for 


killing whales by electricity ; but within a few years inven- 


tions of a much more practical character began to appear, 
and on August 19th, 1856, Shepard was granted a patent, 
No. 15,596, for an early form of dynamo with permanent 
field magnets, which was used to some extent in later years 
for coast lighting. Ten years later Wilde (patent No. 
59,738, November 18th, 1866), invented a machine inter- 
mediate between those with permanent magnets and those 
with electro-magnets excited by the current generated by the 
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dynamo itself. From that date rapid progress was made, and 
before many years had passed the dynamo had received most 
of the features prominent in its present form. The con- 
tinuous armature winding was introduced to the United 
States in the patent of Gramme and d'Ivernois, No. 
120,057, October 17th, 1871. Weston's patent No. 180,082, 
July 18th, 1876, introduced a  multi-polar self-exciting 
dynamo, while the first machine of the modern form with 
consequent poles was patented by Holcombe, No. 184,966, 
December 5th, 1876. Two years later, on October 29th, 
1878, Weston made one step further with patent No. 
209,532 for a machine which, besides having consequent 
poles, had a cylindrical ventilated armature and continuous 
winding. Upto this time the field-magnet winding of all 
machines was in series with the load, so that when the 
machine was on open circuit the magnets had no excitation, 
but on July 22nd, 1879, Brush received a patent (No. 
217,677) for a high-resistance winding on the field-magnets 
in shunt across the load, so that excitation was obtained on 
open circuit. In the following year the same inventor 
patented a regulator consisting of a shunt around the field- 
magnets, including a variable resistance (No. 224,511, 
February 17th, 1880). About the same time various modi- 
fications of the armature were introduced in different 
patents, but these need not be specially noticed. A more 
important patent is that of Von Hefner-Alteneck, No. 
234,353, November 9th, 1880, which disclosed a multi- 
polar alternating-current machine having a portion of its 
current commutated and used to excite the magnets. In the 
list for 1882 there appears the name of an inventor who 
takes a high place among the pioneers of electrical engineer- 
ing. This is Van Depoele, who appears on this occasion in 
patent No. 257,990, May 16th, 1880, as the inventor of a 
motor-generator with two armature windings, one taking 
current and driving the machine as a motor, the other there- 
upon acting as a generator. The same inventor in 1890 
introduced the carbon brushes in patent No, 422,265, 
February 25th, 1890. Two years earlier, on February 14th, 
1888, a patent was granted to Eickemeyer for a drum 
armature winding consisting of coils separately wound and 
fixed on the core (No. 377,996). 

Since 1890 there have, of course, been many patents for 
dynamos or improvements therein, but by that year generators 
had received practical all their modern features, and what 
lias since been done has been more in the way of perfecting 
details, such as prevention of sparking at commutators, 
and so on. 

The number of patents dealing with transformers is, of 
course, considerable, but we need only mention here the 
famous Gaulard and Gibbs invention (No. 351,589, October 
26th, 1886), which led to the practical use of transformers 
in systems of distribution, especially after Rankin Kennedy 
and Stanley had shown how to obtain self-regulation of the 
transformers when connected in parallel across the mains. 

Electric Lighting.—This is the largest of the four classes 
of patents now under consideration, and contains 5,833 
patents. The art of electric lighting may be said to have 
commenced with the introduction of the incandescent lamp 
by Edison in 1880 (No. 223,898, Janua-y 27th), but before 
that date there were several patents dealing with arc light- 
ing, as, for example, a patent by Brush, No. 212,183, 
February 11th, 1879, for a main and shunt magretic diffe- 
rential feed for arc lights. "The real impetus, however, was 
"given by the incandescent light, and from 1880 progress was 
rapid. Many of the patents are concernec. with the manu- 
facture of these lamps, and in this connection mention may 
be made cf Maxim's patent, No. 405,170, June 11th, 1889, 
for standardising filaments by heating them electrically in 
hydro-carbon vapour. What is known as the “ three-wire 
system of distribution is in this country associated with 
the name of Johu Hopkinson, but in the American list it 
appears under the name of Edison in Patent No. 274,290, 
March 20th, 1883. In a few years after that date electric 


lighting by incandescent lamps had reached a high state of 


perfection, but since then improvements in details have been 
Fteadily made. Alongside these inventions have come others 
introducing novelties in lighting, departures from the old 
form of incandescent lamp. The most noteworthy of these 
is the Nernst lamp (U.S.A. patents Nos, 623,811, 685,725, 
635,732), a lineal descendant of the old Jablochkoff candle, 
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and based on the fact that certain oxides of the rarer earths 
become electrolytic conductors when heated, the resistance 
decreasing with rise of temperature. In this class of lights 
there are 50 patents. Another new class is represented by 
the Cooper-Hewitt lamp (Patent No. 682,690), which has 
been fully described in former issues of the ELECTRICAL 
Review. In arc lighting there have recently been some 
novelties introduced, such as the Bremer arc lamp (Patents 
Nos. 658,428, 679,877, 679,878, 684,407, 697,439), which 
gives an improved light by the introduction of salts of alkaline 
metals into the carbons. When first tried, this device was 
found to cause flickering of the light; but Bremer discovered 
that the flickering was cured by the addition of still more of 
the alkaline salts to the carbon. | 

The list of patents on electric lighting contains several 
inventions for the lighting of trains by power derived from 
the motion of the train. | 

Motive Poꝛner.— This is the smallest of the four classes, 
and contains 2,081 patents. Most of the development in 
the distribution and use of electricity for motive power is of 
quite recent date, especially in alternate current working. 
The following patents are given as illustrative of the growth 
of this art 


Thomson, May 17th, 1887, No. 363,186 ; 

Tesla, May 186, 1888, No. 381,968: 

Thomson and Wightman, March 19th, 1889, No. 
399,801 ; 

Zipernowsky and Deri, August 5th, 1890, No. 433,758 ; 

Von Dolivo-Dobrowolsky, July 7th. 1891, No. 455,683; 

Siemens, September 5th, 1893, No. 504.630; 

Hunting, February 20th, 1894, No. 514,933; 

Scott, June 5th, 1894, No. 521,051. 


As transmission in America is mostly done by overhead 
wires, much attention has been paid by inventors to the per- 
fection of the line and its adjuncts, especially the insulutore. 
A method of making high tension insulators in sections, 
which are afterwards secured together by a fusible glaze, is 
patented by Boch, No. 600,475, March 8th, 1898. 

Of recent years there have been many attempts to use 
* wireless telegraphy " for the transmission of energy for 
motive power, perhaps the best known being Tesla’s adapta- 
tion to the control of torpedo boats (No. 613,809, November 
8th, 1898). 

As regards motors, patents are too numerous to have 
other than general mention. During the last few years 
many patents have been issued for starting devices (.)., 
Burke, No. 611,558, September 27th, 1898), for changing 
motor connections from series to parallel or combinations of 
вэгїев and parallel (.)., Kuight, No. 587,442, August 3rd, 
1897), and for other important improvements in practical 
working. Among the modern uses of motors, the electric 
elevator now may perhaps claim to be the most popular, and 
patents in connection with such apparatus are very common. 
As early as 1885 we find in Wheeler’s patent (No. 324,621, 
June 23rd, 1855) elevators described having motors 
stationary and automatically controlled by switches on the 
moving car. | 

Electric Traction. — Electric railways have not yet 
reached perfection to the same extent as electric lighting, 
and there is still a good field here for inventors. The 
patent lists show that many are ready to devote much 
time and ingenuity to this subject. The art of electric trac- 
tion was practically unknown in 1850, yet this class contains 
2,947 patents. In the early “eighties” we find several 
patents for overhead systems with trailing trolleys, one to 
Fiuney (January 2nd, 1883, No. 270,156), having both 
direct and return conductors overhead und using a double 
trolley, and another to the same inveutor in the same year 
(September 18th, 1883, No. 255,258), showing the ground 
return, Then came the upward spriug-pressed trolley in- 
vented by Vun Depocle (December 4th, 1888, No. 394,038, 
and January 19th, 1892, No. 467,448). But the overhead 
system did not receive the undivided attention of inventors, 
for almost simultaneously with the above inventions there 
appeared others dealing with conduit systea;s. Thus in 
1884 (September 23rd, No. 305,731) Kuight's patent dis- 
closed a system using an underground conductor with 
slotted conduit, and in the following year another system 
with an underground conductor and contacts projecting 
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above the surface of the ground was 
(June 28rd, 1885, No. 320,679). 

In rail-bonding Daniels in 1899 took out his patent 
No. 582,849, for & bond made by hot pressure, while in 
1900 McTighe, in patent No. 650,861, protected his pro- 
cess for bonding by cold welding. 

Among systems of distribution of current to electric rail- 
roads we may notice that of Heilmann (No. 622,466, 
April 4th, 1899), which provides local generators for 
separate sections of tbe track, these generators being them- 
selves driven from a central power station, and that of 
Westinghouse (No. 645,618, March 20th, 1900), which 
makes use of producer gas as well as of electricity. In this 
system gas is generated at a central station and distributed 
to local stations to run gas engines there, which in turn 
eupply the driving power for the electric generators. In the 
systems for the running and control of the trains the best 
known is the Sprague  multiple-unit system, Patent 
Хо, 660,065, October 16th, 1900. 

This is but a brief outline of four of the most important 
classes of electrical patents. In a later number we shall 
continue our survey, considering other branches of the 
electrical industry, such as telegraphy and telephony. 


(To be contsnued.) 


patented by Painter 


THE CONTINENTAL ELECTRICAL 
INDUSTRY. 


Tus GERMAN CRISIS AFFECTING OTHER COUNTRIES. 


Тнк spirit of enterprise in Germany is not dead, notwithstanding 
the crisis through which the electrical industry is passing. During 
the first six months of 1902 four new companies were formed, with 
a combined capital of £470,500, as compared with five companies 
and a capital of £197,000 in the corresponding period of 1901. 
Since then, various concerns bave been registered, one being the 
Pfluger Accumulator Co., of Berlin, which bas been formed, with a 
capital of £70,000, to acquire the secondary battery business carried 
on in that city by Dr. Pfluger. In this connection, some alarm bas 
been manifested in consequence of the owners of the German lead 
ore mines and works advocating the imposition of a duty on lead 
ore and lead to the extent of £5 per ton and £7 10s. per ton 
respectively. It is considered that such high duties would cripple 
the export trade in secondary batteries and cables, but there is little 
reason for supposing that the native lead producers will secure any 
aid from the Government now that the Tariff Bill has undergone 
second reading at the hands of the Committee of the Federal 
Council. Whether the Bill will pass through the Reichstag is, how- 
ever, quite another matter. 

Switzerland bas also formulated a new tariff, which proposes 
higher duties than those now obtaining, but this mainly affects 
Germany, which does not regard the scheme with favour. The 
leading Swiss engineering firms and tbe Association of Swiss Elec- 
trical Engineers have appointed a committee to investigate the 
question of electric traction on the railways, M. E. Tissot, of Basle, 
being chairman of the committee. In addition to this, the 
Neubausen Aluminium Co. is now continuing, on a large scale, the 
experiments which were started a short time ago, with the object of 
extracting steel direct from ore or old iron. The company has 
secured a license to work the process from M. Heroult, the French 
3 and the trials are being conducted st the Rheinfelden 
wor 

TEUTONIC COMPANIES. 


The severe check experienced a year ago by the Helios Co., of 
Cologne, which has an ordinary share capital of £1,000,000, and 
a bond Issue amounting to £770,500, became accentuated during the 
fivancial year ended June 30th last. Having paid dividends of 
12 per cent. in 1896, 11 per cent. in 1897 and 1898, and 7 per cent. 
in 1899, the company closed tbe year 1900—1901 with a deficit of 
£245,320, after having absorbed a large portion of the reserve fund, 
whilst for 1901—1902 the debit balance bas been increased to no 
lesa than £442,654, so that nearly one-half of the share capital has 
DOW been Jost, The heavy loss of £197,334 is accounted for, among 
йы: causes, by the necessity for writing off £112,600 for the 
“preciation of investments, syndicate business and bad debts; 
{18,585 has been expended on foreign organisation, £19,184 has 
een paid as bank interest and for discounting, and £25,553 ав 
interest guarantees. It appears from the company’s report that the 
grote profits from manufacturing and sales, which in the previous 
дө fell to £23,197, rose to £42,540 last year, whilst the general 
nr declined during the same period from £51,318 to £36,576. 
Hore ute states that owing to increased competition greater exer- 
dm were necesrary during the year, but the company succeeded 
Ben SLIDE the activity of the works at least at the level of the 
terpondis year, although mostly at depressed prices and cor- 
and th gly small profits. According to the opinion of customers 
9 results of the Diisseldorf Ex hibition, confidence in the 


technical capabilities of tbe undertaking has been restored, but the 
directors point ont that in order to be successful the financial 
capacity must also be placed beyond question, aud with this object 
in view they propose that the company should disassociate 
iteelf from investment and allied business, and limit its 
operations solely to that of a manufacturing firm. Too much space 
would be occupied in detailing the somewhat complicated scheme 
of re-organisation of the company’s finances, as suggested by the 
directors. It will, however, suffice to say that the plan consists in 
an exchange of shares with the company's trust—the Company for 
Electrical Investments, of Cologne— the reduction of a large portion 
of the ordinary sbares in the ratio of 4 to 1, the conversion of other 
ordinary into preference shares upon wbich additional payments 
are to be made, the issue of further preference capital and a reduction 
in the amount of the bonds. If this drastic scheme is carried into 
effect in its entirety, the deficit would be wiped out and the com- 
pany have £200,000 available in cash; the capital would then 
amount to £625,000 in preference shares, and £140,000 in ordinary 
shares, together with & bond debt of £587,000. 

The sbareholders in the German Cable Works Co., of Berlin and 
Rummelsburg, were informed at the recent annual meeting that the 
position of business is suffering from the unfavourable conditions 
still existing, but that the future is looked forward to hopefully, as 
the undertaking is working more advantageously. The report 
adopted by the meeting shows that a loss of £6,450 was incurred 
during 1901-1902, as compared with & working profit of £33,258 in 
the previous year, when a dividend was paid at the rate of 4 per 
cent. out of the net profits of £4,682. After absorbing the reserve 
fund and providing for depreciation, the accouata for the past year 
close with a deficit amounting to £6,640. The report attributes the 
loes to the unexpected and heavy fall in the prices of materials, the 
reduction in the stock of manufactures and the downward move- 
ment in sale prices owing to the large diminution in the demand. 
It is pointed out tbat the consumption of cables throughout 
Germany during tbe year was only one-third of the quantity 
obtaining in the preceding 12 months, but tbat if there is no repeti- 
tion of the variation in the prices of materials, a gradual improve- 
ment in the cable industry may be expected to take place. 

The Mannheim enterprise of Brown, Boveri & Co. is the German 
branch of the parent establishment at Baden, Switzerland, and 
similarly to the latter, it has suffered from the depression in prices 
during 1901, and at the same time has incurred additional expenses 
by the opening of offices in various large towns. Having a nominal 
capital of £300,000, of which one-half has been paid, the Maun- 
heim Co. only realised a net profit of £6,263 during 1901—1902, as 
compared with £17,040 in the preceding year. It is proposed to 
distribute 4 per cent. for the year, being & decline to the extent of 
6 per cent. The company- bas become interested in the Turbinia 
(Parsons Patents) Co. for the promotion of the Parsons turbine in 
Germany for use on ships. The number of workmen employed bas 
been gradually reduced since the winter, and shorter shifts have also 
been temporarily introduced. 

Tbe Rheydt Cable Works Co., of Rheydt, is in the happy position 
of baving made substantial progress during 1901—1902, inasmuch 
as it has been able to increase the dividend of 8 per cent., which 
was distributed in the previous year, to 10 per cent. on the higher 
capital of £58,000. It appears from the report of the directors that 
all departments were employed during the year, and besides making 
further extensions, the power plant was doubled. The net profits 
amounted to £8,750, as compared with £6,513. The report charac- 
terises the results as corresponding to expectations, and it expresses 
the hope that, notwitbstanding the difficult course of business, an 
equally favourable return will be possible for the present year. 

The Telephone (Berliner) Works Co., of Hanover, has just held 
an extraordirary meeting, when a resolution was adopted deciding 
to increase the share capital from £75,000 to £100,000. It appears 
from statements made to the shareholders that although the final 
figures concerning the year 1901—1902 are not yet available, the 
provisional results show that the directors will be ucable to recom- 
mend any dividend for the year. This unsatisfactory position, 
which compares with a 9 per cent. distribution for 1900—1901, is 
attributed partly to a diminution in the income and partly to direct 
losses incurred by the foreign b. anch. It is considered indispensable 
in the interests of the further development of the undertaking and 
the severity of competiticn due to tbe unfavovrablé situation of 
trade that new markets tliculd be opened up, and the considerable 
expense devoted to this ршрсье dnrirg the past year has been 
keenly experienced, whil+t benefits wil only be derived therefrom 

in future years. The directcrs are therefore of opinion tbat the 
unsatisfactory results may be regarded as exceptional, and this view 
is said to be confirmed by the trading results during the past few 
months. 
Swiss AND Russian COMPANIES, 


The shareholders of Brown, Boveri & Co., of Baden, which has a 
share capital of £500,000, and a loan debt of £60,000, have just 
approved the accounts for the year 1901—1902. Apparently 
influenced by the reaction in the Continental industry in gencral, 
the undertaking shows a considerable decline as compared with the 
preceding year. The accounts reveal gross profits amounting to 
£118,328, as againet £166,031 in 1900—1901. It should be noted 
that the greater portion of the former sum arises from manufacturing 
operations, only about £7,000 accruing from investments and 
participations, which have only yielded an average of 2:4 per cent. 
Among these enter prises may be meptiored the Brown-Bcveri Co., 
of Mannheim, whose dividend has fallen from 10 per cent. to 4 per 
ccnt., whilst the Motor Co., of Baden, which distributed 6 per cent. 
for 1900, hes becn unable to pay any dividend for the year. Ttc 
net profits reach £29,046, as compared with £90,840 in the previous 
year, ard the dividend smounts to 5 per cent, as against 16 per 
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cent. 'This remarkable diminution is explained by the fact that 
prices have receded to such a level that contracts in the electrical 
industry must almost be carried outa loss, and the essential cause of 
the company being able to realise a profit at all lay in the possession 
of orders of long standing, which were completed during the year 
under consideration. Apart from various large installations 
executed or still in hand, the company has been very successful in 
the new branch of steam turbine construction from the contract 
point of view, although positive financial results have not yet been 
attained. So far, however, 17 steam turbines and dynamos of a 
total of 20,120 H.P. have been delivered, one being of 5,000 н.р. for 
the Frankfort station, and a second of 8,000 н.р. for Milan. The 
report of the directors states that it is at present impossible to form 
any opinion as to the future of the electrical industry, but that 
from the purely manufacturing standpoint the current year must be 
less favourable than the past 12 months. 

The Swiss Co. for Electrical Industry, of Basle, which is inti- 
mately associated with the Siemens & Haleke Co., of Berlin, is an 
investment undertaking for Switzerland, although most of its 
participations are in neighbouring countries. It bas a nominal 
share capital of £800,000, of which about one-half has now been 
called up, and a large issue of bonds, necessitating the payment of 
448,000 per annum as interest. As might be expected, there was 
little inducement during 1901 for the company to engage in new 
enterprises, in consequence of the general situation of affairs, 
whilst, at the same time, the conditions were unfavourable for a 
realisation of portfolio securities. As a result, the operations of 
the company were restricted to the development of the undertakings 
in which it is interested, but even this policy has not, apparently, 
improved the position. The company’s report indicates a gross 
profit of £55,228, as compared with 259,741, and after deducting 
the interest on bonds and expenditure, there remains a net profit of 
£4,013, as against £7,203. It has, therefore, been impossible to pay 
any dividend on the ordinary shares, although 4 per cent. was 
distributed on a less amount of capital for 1900. In addition to 
being interested in Russian, Italian, German and French under- 
takings, the company is a shareholder in the Mexican Electric 
Works, Ltd., of London. 

The report of the Motor Company for Applied Electricity, of 
Baden, which stands in close relation to the Brown-Boveri Co., 
states that with the exception of electrical undertakings situated in 
large towns, those in other places yielded scarcely any gratifying 
results for 1901. The consequence has been the manifestation of 
reserve in the promotion of new enterprises, and the company’s 
operations have been mainly limited to the working of the under- 
takings in which it is interested. Apart from the share capital of 
£340,000, the bond issue has been increased from £240,000 to 
£320,000, and after meeting the interest paymentson the bonds and 
providing for expenses and depreciation, the net profit amounts to 
£2,695, as against £14,730 in 1900. The balance does not allow of 
the payment of a dividend, whereas a distribution at the rate of 
6 per cent. was made for the preceding, 12 montbs. The 
greater portion of the company’s capital is invested in its own 
installations. 

The experience of foreign electrical companies in Russia bas 
been similar in a large measure to that of iron and steel enterprises 
inaugurated with the financial assistance of other countries. The 
St. Petersburg Co. for Electrical Enterprises, which was formed 
over two years ago by the Helios Co., of Cologne, and its financial 
group with a capital of 6,000,000 roubles, which declared a 
dividend of 2 per cent. for the first year, has been compelled to 
pass any distribution for 1901-1902. According to the company's 
accounts, the gross receipts advanced from 669,858 roubles in 1900- 
1901 to 702,415 roubles last year, but the expenditure increased 
from 355,142 roubles to 667,511 roubles, thus leaving a net protit of 
only 34,907 roubles. It has been proposed to make an issue of 
obligations, but circumstances have not proved favourable to the 
projected bonds being offered for subscription down to the present 
time. 

The General Electricity Co., of St. Petersburg, which. was pro- 
moted by the Allgemeine Elektricitüts Gesellschaft, of Berlin, in 
1898, with a capital of 1,000,000 roubles, has closed the year 1901 
with a net profit of 27,954 roubles, as against 144,831 roubles, There 
has, therefore, not been any distribution on the share capital for 
the year, whereas 10 per cent. was paid for the previous 12 months. 
The Westinghouse Co., of St. Petersburg, which during the past 
year increased its share capital from 2,000,000 roubles to 3,000,000 
roubles, has been able to declare a dividend of 20 per cent. on the 
original capital, and 10 per cent. on tha new capital for 1901. This 
is the first distribution since the formation of the company in 1898. 
With regard to the position of supply companies, the St. Peters- 
burg Co. for electric lighting from 1886 has been able to increase 
its dividend of 1 per cent. to 14 per cent. for 1901, whilst the 
Moscow Central Electricity Co. (a Belgian concern) has been unable 
to make any distribution for the past two years. 


BUSINESS NOTES. 


— 


Packages for Abroad,—Messrs. Neale & Wilkinson, of 
32, St. Mary Axe, E.C., have issued a revised A.B.C. tariff of rates 
and information useful to those who have occasion to send packages 
abroad. The cost of conveyance to almost any part of the world is 
8lio wu, and ia the cases of South Africa, India, Australia and other 
places, the rates are cheaper than parcel post without any limits as 
to size and weight. 


Electrical Wares Exported, 


WEEE ENDING Ост. 15TH, 1901. WEEK ENDING Ост. 141TH, 1902. 


Amsterdam ..  .. Value £90 | Auckland. Elec. tram cars Value £6,780 
Auckland es - ee 80 T Teleg. apparatus .. 500 

А Teleph. mat... 195 ; Bangkok .. - ee .. 640 
Bomba 141 Bombay . 649 


y ee ee ee eo ee 
E Telephones 214 Brisbane. Teleg. apparatus. 250 
Buenos Ayres 88 . Buenos Ayres. Teleg. cable . 511 


" Teleph. cable .. 945 Саісоќа  .. ss T. .. 1472 
Calcutta  .. T oe . . 1,189 Callao. Submarine teleg. cable 9,900 
Cape Town .. e. T "E 89 Cape Town.. we sd . 7,384 
Christiania. Teleg. wire wi 38 " Teleg. mat. oe 256X 
Durban Sis МУ sa .. 3,612 Colombo .. 59 2. 81 

37 Elec. tramway mach'y 4,153 Copenhagen. Elec.cable .. 8,446 
East London is К .. -50 Durban FS os " 618 
- Teleg. sundries .. 72 5 'Teleg. mat. 2,109 
Gothenburg. Teleg. cable 1,521 East London T s . 378 
Grenada. Teleph. mat. ‘i Teleg. goods .. 636 
Hamburg .. we ss 24 Fremantle. a RT e 35 
Hong Kong.. - T" .. 1,208 Gothenburg. ee a „ 106 
Kobe. Teleg. cable > .. 6,584 ` Hong Kong ee ex - 25 
Madras os oe ee ee 1,988 Karachi oe ee oe oe 187 
Melbourne .. T se . 110 Kobe. Teleg. cable . 1,464 
Port Chalmers. Teleph. mat. 71 Madras „ 42 
Rosario x Ps ЧИ “a 85 ' Melbourne .. ee a 173 
Rotterdam. Teleg wire а 48 | з Teleg. wire .. .. 805 
Shanghai. P T . 163 Mossel Вау .. oe on e 8 
9 Submarine teleg. cable 7,319 | Ostend ae 2 M . 42 
Sierra Leone. "eleg. cable . . 20,040 , Perth.. vs ЧА PIN . ЗІ 
Singapore. z es EN Rosario. Teleph. mat. .. . 87 
„ Submarine teleg. cable 48,000 ' St. Petersburg os 25 oe 16 
Btockholm. Teleg. cable .. 476 " Teleg. wire .. 113 
Sydney x T ao .. 1,088 Sekondi. Teleg. mat. .. ... 804 
Wellington 8 A 625 Sierra Leone. "eleg. mat. 115 
әз Teleg. mat. .. 628 Bingapore .. iva T SQ 55 
Stettin va ais t . Л 
Bydney oe oe . 460 
i " Teleg. mat. es . 46 
Tokio. Teleph. cable 1,840 
Vera Cruz .. oe a .. 9,990 
, Yokohama .. 5 - . 91 
Total £100,525 Total £54,024 

Foreign Goods Transhipped. 
Colombo. Elec. light mat. Value £12 
| Geno&. Elec.goods  .. . W 
; Rangoon, Elec. mat. is 23 


Total is £45 


| Ж. 


Consular Notes.—Hussia.— Тһе town of Nicolaieff is 
now lit by electricity from a central power station built for the 
municipality under special contract. This, remarks Vice-Consul 
Wood house, is a welcome change after the semi-obscurity of the 
petroleum lamps. There is talk, he states, of the Belgian Tramway 
Co. substituting electric for horse traction. Nothing was settled, 
however, at the time of writing, as the municipality and the com- 
pany were still discussing terms. 

France.—In a report on the chemical and metal industries of the 
consular district of Lyons, Consul Liddell states that in Lyons the 
electric motor has in many factories replaced steam, gas and 
petroleum engines, and, consequently, caused a diminution in the 
manufacture of the latter, but the manufacture of dynamos and 
other machinery for the transmission of electric power has greatly 
increased. There bas been, he remarks, some break in the establish- 
ment of electric factories in the Alpine districts, but it is believed 
that there is a future in store for these factories. Motor-power at 


a cheap rate would create in Lyons and neighbourhood flourishing . 


industries. The development of telegraphs and telephones, and 
the proposed extension of cables to French colonies is of interest to 
Lyons, as being one of the chief centres of manufacture. In regard 
to chemical industries, he expresses the opinion that if electrolysis 
were to become general it would cause a reyolution in many of the 
industries, and Lyons, on account of ite reserve of hydraulic force 
from the Alps, should become the oentre of the new industry. 
Reporting on the mining industry of the basin of the Loire, 
Mr. Liddell refers. to the electric improvements which 
has been inaugurated. Electric plants have been introduced into 
many pits. For example, the Péronniére Co. experimented success- 
fully with a system of electric boring for soft strata; the Firminy 
Co. erected а 40-H. p. electric station to supply the pump at the 
Monterrad Pit with a current of 1,000 volts; the Montrambert Co. 
commenced building a central electric station to supply tbe pits 
with electric light and motor power; the company of tbe Mines de 
la Loire introduced, in the gallery running from the Loire Mine to 
the Rambaud Pit, traction by electric locomotives on the trolley 
system; the Péronniére Mining Co. further began building a large 
electric station, furnished with three dynamos of 300 HP. each, 
giving a current of 3,000 volts to the electric pump at the Piney Pit 
to the ventilator at the St. Marcellin Mine, and the screening yard 
at the Couchoud Pit ; end for blasting charges electricity is more and 
more used. 


Assessment of Electrical Works.—In conjunction 
with other large firms affected, Messrs. Crompton & Co., Ltd., elec 
trical engineers, of the Arc Works, Chelmsford, have protested 
against the action of the Union Assessment Committee in making 
an alarming increase in the rateable value of their premises. The 
increase of Messrs. Crompton & Co.’s works is from £525 to £2,890. 
In а representation to the Assessment Committee, the firms point 
out that the increases are a serious injustice to the enterprise o 
local manufacturers, and willtend to cripple the industries of the 
town. 


Motor Starters.—Messrs. Monte Callow & Co. of 
Broadway, Ludgate Hill, who are handling the Perfecta motor 
starter, inform us that they have secufed the contract for 46 
starters at Messrs. Cammell's Works. 
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Trade Announcements.—Messrs. F. W. Smith & Co., 
Ltd. electrical and mechanical engineers, have recently removed 
their Mancbester offices to larger premises at Nos. 181 and 183, 
Chapel Street, Salford. | 

The offices of the British and South African Export Gazette have 
been removed from 117 and 118, Leadenhall Street, to 33 and 35, 
Eastcheap, Е.С. | 

Mr. John Whitelaw bas started business at 154, Duncan Street, 
Edinburgh, ав an electrical engineer, and will make a speciality of 
electrical repairs, particularly those relating to generators, motors, 
arc lamps, switches and resistances. 

Mr. H. Bailey informs us that he is about to start in business at 
52 and 54, Blackburn Road, Accrington, as electrical engineer and 
contractor, and would be glad to receive catalogues from the trade. 
Mr. Bailey bas been for four years with Mr. Giles, borough electrical 
engineer, Blackburn. 

In view of the prospective increase of heavy traction work in 
the future, the British Thomson-Houston Co., Ltd., of Rugby, 
has organised a “heavy traction” department. Mr. A. Н. Walton, 
in addition to his other duties, bas been appointed manager of this 
department, with beadquarters in London; his lerge experience 
and success in installing some of the heavy electric traction 
schemes in the United Kingdom well fit bim for this 

osition. 

Mr. Arthur Jacob has been appointed general manager of the 
British Schuckert Electric Co., Ltd., and bis address will in future 
be Clun House, Surrey Street, Strand, London, W.C. 

Messrs. Moesch & Schmidt are now representing the interests 
in the United Kingdom of the Société Hollando-Belge l'Industrie 
Electrique, who manufacture all types of electrical machinery, and 
whose speciality is the well-known Thury system for transmission 
of power by bigh pressure continuous current. 


Catalogues.—Messrs. MACKIES, LTD., of Caversham 
Road, Reading, are issuing lists of their pulleys and friction 
clutches. 

Messss, Drake & GorHam, LTD. who are the sole agents for 
the Jandus Arc Lamp and Electric Co., Ltd., have just brought out 
an October, 1902, catalogue describing the principal features of the 
Jandus lamps which are very extensively used for public and interior 
lighting in all parts of the country. Prices are given of complete 
lamps and also of parts therefor. There are lists given of many 
authorities who are daily using the Jandus lamps, and many 
excellent testimonials. The list is handy in form, snd is well illus- 
trated and set out. The trade can obtain copies on application. 

We have received from the HowaARD Coxporr Co, LTD., of 
Trafford Park, a specimen card tbat they are issuing concerning the 
use of their asphalte solid system, more especially for services. It 
gives the most suitable stock, sizes and prices, also an idea of the 
quantities of bitumen and aspbaltic concrete required; as it gives 
these details at a glance it is calculated to save engineers and mains 
superintendents the trouble of wading through catalogues. 

МЕзэвв. R. W. BLACKWELL & Co., Lro., have forwarded to us a 
copy of “ Switchboard Practice," which is a publication issued by 
the Cutter Co., of Philadelphis, the manufacturers of the well- 
known I. T. E. circuit-breakers, for whom they act as sole European 
selling agents. They have also sent us a number of loose sheets 
illustrating special types of instruments which have been con- 
structed at different periods. Among other noticeable things 
in the catalogue is fig. No. 29, which shows a special booster 
circuit-breaker, four of which are at present in operation in a big 
electric power station, they. being instruments specially designed for 
the work. It will algo be of special interest to our readers to know 
that on page 80 there appears an illustration of a circuit breaker 
built ap to 10,000 amperes capacity. i 

A new booklet bas been issued by the SCHATTNER ELECTRICITY 
METBR Co., on the cost of production and sale price of electrical 
energy.” It discusses the maximum demand indicator, and gives 
an illustrated account of the Atkinson-Schattner instrument. 

A new price list of india-rubber goods for mechanical, engineering 
and scientific purposes bas been issued by the М№овтн BRITISH 
Rosser Co., LTD., of Edinburgh. 


The G.E.C. Fire.—In the City of London Court on 
Monday, six claims for compensation were adjudicated upon against 
the Genera] Electric Co. (19C0), Ltd., 71, Queen Victoria Street, at 
the instance of girls who were injured in the Queen Victoria Street 
fire. Mr. Morley, who appeared for all the claimants, explained, 
says the Times, that the actions were brought under the Workmen’s 
Compensation Act. The girls were on the fourth floor of the 
building when the fire occurred, and they had to jump to the 
ground to save their lives. They suffered frcm shock and other 
injuries, and the company had now agreed to compensate the girls 
by paying £150 to each of them. They were 14 to 16 years of age, 
and they bad gone back to work; but they were entitled to 
damages under the Act. In each case the parents had already 
received £10 from a fund which was raised ; and it was now asked 
that the Court might award a sum out of the £150 for each girl's 
benefit. Judge Rentcul eaid that each girl's parent would have £10 
to defray the expense which bad been occasioned to him, and the 
balance of £140 would be invested by the Court until the girls were 
21 years of age, the interest in the meantime to be paid for the 
benefit of the girls themselves. 


Electric Power in Shipyards,—Messrs. Harland and 
Wolff, Belfast, are at present putting down considersble plant for 
lighting and power purposes. Messrs. The Fairfcld Shipbuilding 
and Engineering Co., Govan, are also putting down exten- 
sive power plant, and they are adding an electrical department 
to their shipyard, so as to undertake the completion of all ships by 
their own staff. 


The “Supra” Brush-Holder.—This new  brush- 
holder, which we illustrate below, is made by Mons. L. Boudreaux, 
of Paris, and ig sold in this country by Messrs. D. Santoni & Co., 
Ltd., of 22, Goswell Road, Е.С. It is made up of two independent 
steel parts, one inserted in the other; one is tightly fixed by means 
of a split ring on the rod supporting the brash-holder, the other, by 
means of rings, freely oscillates round this rod. The former 
carries at its opposite extremity a tension spring which is con- 
nected with the latter; this spring presses the brushes radially upon the 
commutator. The second part, constituting the brush-holder proper, 


is composed of two pieces, which together form a gripper between 
the jaws of which the carbon brush is tightly held by means of a 
second вргіор, as shown in the illustration. The powerful grip 
exercised by means of the great leverage obtained ensures intimate 
contact between the brush and the flexible copper conductor, 
which conveys the current to the brush-holder carrier. The use of 
steel enables the parts to be made light and strong, 80 that the brush 
easily follows irregularities of the commutator surface, and the spring 
pressure is exercised in the most effective manner. : 


For Sale.—Messrs. P. Huddleston & Co., of 72, Fins- 
bury Pavement, E.C., will sell by auction on Thursday, October 
23rd, at Raikes Hall, Blackpool, electrical plant including dynamo, 
accumulators, arc lamps, &c.; and at the Pier, Southend-on-Sea, on 
October 30th, the electric generating plant used for running the 
Pier tramways and lighting the Pier. For further particulars see 
our advertisement pages this week. 


Dissolution.— Messrs. A. F. Lord and A. E. Torrie 
(Lord & Shand, electrical engineers, Plymouth) have dissolved 
partnership. 


Books Received.—“ Fire Tests with Doors Composed 
of Deal and Uralite," No. 67. London: The British Fire Pre- 
vention Committee, 1902. 2s. 6d. net. 

“The Mechanical World Pocket Diary and Year Book for 1903.” 
Manchester: Emmott & Co., Ltd. 6d. net. 


Brighton Exhibition.— In our brief notice of this 
Exhibition last week, we omitted to mention that Mr. G. Braulik is 
lighting up the large stall of Messrs. J. H. Holmes & Co. with his 
16-hour arc lamps and also Flame lamps. 

The plant exhibited by Messrs. D. Bruce Peebles & Uo. 
includes three polyphase induction motors of their completely 
protected type, the outputs varying from 37 H.P. to 1 H.P.; also six 
standard multipolar protected-type motors varying from 30 to 4 Н.Р. 
The particular feature in all of the above machines is their sound 
mechanical construction, particular attention being paid to lubrica- 
tion and bearings, to allow of the motors running continuously on 
load without heating. The electrical construction is also carefully 
designed. In the case of the continuous-current motors, these will 
run absolutely sparklessly at all loads up to 25 per cent. overload. 
In the case of the induction motors, particular care is taken in the 
design to obviate beating due to eddy currents, careful lamination 
of the stator and rotor cores being a special feature. The rest of the 
plant exhibited consists of one of the firm's standard protected-ty pe 
motors of 5 B.H.P. directly coupled to one of Messrs. Gwynne's twin 
series pumps; also one of their standard battery-boosters, con- 
sisting of two P.P.P. open-type machines directly coupled together 
on a combination bed plate, and running at а speed of 1,000 revo- 
lutions per minute, the motor being wound for 100 volts, and 
the generator having an output of 200 amperes at 12 volts. 


Exhibition Notice—We bave received a prospectus 
regarding the International Engineering, Machinery, Hardware 
and Allied Trades Exhibition, which will be held at the Crystal 
Palace in the Spring of next year. In the list of patrons of this 
Exhibition we notice the name of Lord Kelvin and many other 
important personages connected with the Engineering and Allied 
Trades. The Exhibition will open on March 2nd and close on May 
31st. Plans and full particulars can be obtained from the Organis- 
ing Commissioner of the Exhibition, Crystal Palace, Sydenham. 


Electric Mail Vans.— We are informed that the success 
attending the recent trials, made by the Postal Authorities in the 
E.C. district with the Oppermann patent electrical mail van, 
has induced them to further test the suitability of this type of motor 
van on another and more diflicult route. The one chosen for the 
pe. trials, which commenced on Tuesday, was in the Battersea 

istrict. 
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Deed of Assignment.—All claims against the estate of 
Joseph Hamer, electrical engineer, of 3 and 4, Horton Street, 
Halifax, who has executed a deed of assignment, must be sent to 
the trustee, Mr. Jonathan Ingham Learoyd, of the Lancashire and 
Yorkshire Bank Chambers, Halifax, by October 25th. 


Honduras.—The U.S. Consul at Puerto Cortez reports, 
under date of September lst last, that manufacturers of electric 
supplies and of material for waterworks may find an opening to sell 
their goods to the industrial company recently organised at Ceiba. 


ELECTRIO LIGHT AND POWER NOTES. 


Ashford (Kent).—The U.D.C. has decided not to post- 


pone the electric light question, but to interview certain firms 
recommended by Mr. Medhurst as to terms for carrying out the 
scheme. 


Ashton-under-Lyne.— The lccal Plumbers’ Society has 
renewed its protest against the Corporation employing members of 
the electricity staff in making joints in the cables, instead of the 
work being executed by recognised plumbers. The T.C. has 
decided uot to entertain the request that only plumbers shall 
execute the work in future. | 


Brighton.—The Electric Lighting Committee has recom- 
mended the T.C. to insert in its Bill а clause authorising the Cor- 
poration to supply current for lighting to the following places 
outside the borough :—Rottingdean, Ovingdean, Patcham, Falmer, 
Haugleton, Old Shoreham, New Shoreham, Kingston-by-Sea, South- 
wick, Aldrington, Lancing, and West Blatchington. 

On the advice of the electrical engineer (Mr. J. Christie), the 
T.C. has been recommended to improve the lighting of the 
Aquarium entrance by a scheme outlining the structure, and 
the points of the building, with electric lamps. From 400 to 450 
lamps will be required at an outlay of £375, and the light will cost 
2d. per unit, or 2s. 6d. per hour. 


Brixham.— The U.D.C. has decided to enter into an 
` agreement with Messrs. Crompton & Co. whereby the Council shall 
obtain a prov. order, and Crompton & Co. will carry out and work 
the electric light undertaking, refund the cost of the order and rent 
the same. The Council is to have the option of purchase at stated 
periods, on stated terms. The company undertake to wire houses 
free, to carry out the work within two years, and to supply energy 
for private lighting at not more than 7d. per B. of T. unit for the 
first hour, and 3d. afterwards. For cooking and heating purposes 
the price is not to exceed 3d. per unit, for public lighting 3d., and 
for public offices 44d. 


Camborne.—The U.D.C. has asked the local electric 
lighting company to quote terms for lighting the town by 
electricity. 


Cleckheaton.—The L. G. B. has sanctioned a further 
loan of £6,000 for electricity purposes. 


Coalville.—Messrs. Baker, Lees & Co. have intimated 


to the U.D.C. their intention to apply for a prov. order to supply 
the district. | 


Crewe.—Electricity is being utilised for driving the 
machinery at the large clothing works at Crewe, in place of steam. 


Devonport.—The Admiralty has informed the T.C. that 


a comprehensive scheme is being prepared for supplying electric 
light and power from a station in the Dockyard. 


Dorking.—On the advice of Mr. Trentham, the U.D.C. 
has decided to apply to the L.G.B. for a Joan of £20,000 for the 
purpose of establishing electricity works. The Parliamentary 
agents to the Leatherhead Electricity Co., Ltd., have written to 
the L.G.B., stating that they intend to apply to the B. of T. to 
cancel the E.L. order of 1897, and suggesting tbat, baving regard 
to the financial aspect of the question, the L.G.B. should not enter- 
tain the application for the loan. The Council has decided to 
inform the L.G.B. that any such application to the B. of T. will be 
strongly opposed, as under a contract with Edmundson’s Corpora- 
tion it is incurring practically no risk. 


Dundalk.—The electric tram and lighting scheme has 
been revived. The Council last week bad a letter from the Dublin 
syndicate (Messrs. Ryan, Porte and Liller) asking the Council to 
apply for an extension of its powers (which expire in November), 
and offering to lodge £400 to meet the expenses of obtaining the 
lighting order on condition that the Council transfers it to them. 
The Council decided to accept this offer. 


Fareham.—The U.D.C. has decided that in future & 


fixed sum of £655 per annum shall be charged for lighting the 
streets with electricity. 


Faversham.—The Kent Electric Power Distribution 
Co. has submitted to the T.C., which has applied for a loan 
for electric lighting purposes, an offer to supply the Council with 


electricity within a year. The Council has referred the matter to 
its engineers. 


Finchley.—The local company is pushing on with its 
work and is booking пр, orders rapidly. Notwithstanding the 
recent decisions in the High Courts, the overhead conductors are 
carried across two public highways, Regent's Park and Cyprus 
Roads, and the company is seeking to obtain consent from Hendon 
U.D.C. to allow it to carry conductors across two bridges over the 
Brent. Itis unlikely the Council will give the consent asked for. 


Glasgow.—Late on Wednesday evening last week a total 
interruption of the electricity supply took place in Bothwell Street. 
The current was cut off at 10.30 p.m., and was not restored till 
about two hours later. The district is supplied from the old 
Waterloo Street station at 200 volts. 


Handsworth.—The B. of T. has called the attention of 
the U.D.C. to the fact that nothing appears to have been done with 
regard to the electric lighting order obtained in 1899. It was 
decided to reply that the Couacil had purchased the site for the 
works, and it hoped before long to have plans and specifications pre- 
pared for a generating station. 


Hendon.—The B. of T. has written to the U.D.C. 
stating that it will postpone the consideration of the revocation of 
the prov. order until the end of the year. The U.D.C. has received 
tenders for the sale of the order from the National Electric Wiring 
Co. and from Messrs. Crompton & Co., Ltd. No decision has been 
come to, and it is understood that an electrical expert will be called 
in to advise in the matter. 


Horsham.—The U.D.C. on October 8th decided to 
apply to the L.G.B. for a loan of £9,500 for electric lighting 
purposes. 


Hucknall Torkard.—The E.L. Committee of the 
U.D.C. has had under consideration the question of supplying the 
electric light in the district, and has interviewed Mesars. Ford aud 
Barker, representing the Notts. and Derbyshire Electric Power Co. 
The company is erecting a power station at Ilkeston, and hopes to 
be able to supply Hucknall about the middle of next year. 


Ingleton.—The P.C. has accepted the tender of the lccal 
electric light and power company at £55 16s. 7d. for lighting the 
streets with electricity for the winter. 


Italy.—An interesting electrical installation is at preseut 
in course of realisation, which will permit, when completed, a new 
and important distribution of electric energy at Turin. At the foot 
of Mont Cenis a central power station is being erected for the 
utilisation of a waterfall of 9,000 H.P., capable of being augmented 
to 12,000 by utilising in addition the adjacent lake of Mout 
Cenis In this station three electric units, comprising each a tur- 
bine of 1,600 H.P., driving a dynamo of 1,200 Kw., will generate 
three-phase current at 3,000 volts. Later on the power of the station 
can be doubled. In order to transmit the current economically to 
Turin, a distance of about 60 kilometres, the pressure will be 
raised to 30,000 volts. At Turin it will again be reduced to 3,000 
volts, and will be diatributed at this pressure for motive power and 
lighting purposes. 


Kingston-on-Thames.—In view of the extensions at 
present being made at the works, the T.C. has postponed the appo iut- 
ment of an expert to advise on the electricity undertaking for s.x 
months. | 


Littleborough.— The Electric Lighting Committee has 


recommended the U.D.C. to apply for a loan to cover the cost of 
increasing the electric lighting plant. 


Liverpool.—A movement is in progress at Liverpool for 
providing a supply of electrical energy at the docks for the use of 
ships while loading and unloading. The electric light is at present 
in use at the Canada graving dock and at the Waterloo Dock, but 
the movement in question aims at securing a supply of eiectricity 
over the extensive system of docks owned by the Mersey Docks and 
Harbour Board. A supply available for ships’ use would confer a 
two-fold advantage. It would improve the lighting for the dockiry, 
berthing and undocking of vessels by night, and it would greatiy 
improve the conditions of working cargo when ships were in berth. 
Most of this cargo work is still done by the light of gas or oil 


lamps, though the larger steamers have their electric hatchway aud 


deck lights. What is most wanted is a supply of electric light 
“below,” down in the holds of vessels where the actual work of stowing 
or releasing cargo isdone. By means of an available supply of 
electricity at the dock-side, and lengths of light, insulated cables, a 
supply could be carried down into the holds, on vessels taking up 
their berths. The subject is опе of great interest to shipowners, 


and to the men who are engaged in loading and unloading vesscls in 
the docks. 


Llangifni.—Mr. Pryce White, the managing engineer of 
the Bangor electric light works, has been asked to advise the 


Llangifni U.D.C. as to the installation óf the electric light in its 
district. 


Lye and Wollescote.—The B. of T. has written to the 
U.D.C. pointing out that the order for electric lighting granted in 
1899 is coming to an end, and asking for observations before it is 


cancelled. The matter has been referred to the Midland Electric 
Co. and the clerk. : 


St. Annes,—The U.D.C. has decided to light Orchard 
Road, St. Patrick's Road South, and. Cambridge Road, by electricity 
in preference to incandescent gas. 


(Continued on page 667.) 
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NOTES ON THE PRACTICAL WORKING OF 
ROTARY CONVERTERS. 


By J. R. SALTER, Engineer-in-Chief, South Lancashire 
Tramways Company. 


Ter main object of this article is to demonstrate the 
flexibility of the rotary converter when employed in a com- 
bined alternating 
and continuous cur- 
rent station. It is, 
of course, well 
known that a rotary 
converter is rever- 
sible in its action 
and can be employed 
for converting 
either from alter- 
nating to direct 
current or from 
direct current to 
alternating; but 
appears to 
have been some 
doubt as to its 
successful operation 
when converting 
from direct to alter- — 
nating current, and 
there has con- 
sequently been some reluctance 
arrangement for practical working. 
The writer, however, adopted such an arrangement in a 
large station with which he was connected, and it has proved 
so successful that it has been determined to increase this 
use of the rotary 
converter. The 
plant in the station 
referred to consists 
of two direct-cur- 
rent 500-KW. com- 
pound - wound 
generators, and one 
three-phase 5,000- 
volt 25-cycle alter- 
nator, together with 
the rotary converter. 
The rotary con- 
verter has been used 
for running as a 
direct - current 
generator in parallel 
with one of the 
direct-current seta, 
being driven by 
the three-phase 
alternator, or for 
Benerating alternating current in the event of the alternator 
being shut down, and, further, for running in parallel with the 
alternator in times of excessive load on the sub-station. If 
this arrangement had not been. adopted, it would on occasions 
have been necessary to run the whole of the plant in the 
station during times when one portion of the plant was over- 


in adopting such an 


loaded on account of extra traffic, thus leaving no spare 
plant in the station. There was the farther advantage of 


the economy in ranning two sets fully loaded instead of 
three sets partially loaded. 

It may perhaps be well before discussing the operation of 
the rotary converter ав an alternating current generator to 
describe the machine. 


Figs. 1 and 2 give a general view of 
the rotary  con- 
verter, which was 
supplied by the 
British Westing- 
house Electric and 
Manufacturing Co. 
The machine has a 
capacity of 250 KW., 
the voltage on the 
alternating side be- 
ing 330 volts, whilst 
on the direct-cur- 
rent side it is com- 
pounded for 500 to 
550 volts. At one 
end of the shaft 
there is directly 
coupled an in- 
duction motor for 
starting, although 
when the machine 
is running as a direct 
current motor it is quite easy to start up on the direct cur- 
rent side without using this motor. At the other end of the 
rotary converter there is a booster mounted directly upon the 
shaft, this booster being in circuit with one of the rail 
feeders. The induction motor bas its rotor, which is the 
secondary, pressed 
upon the extended 
shaft of the rotary 
converter, and tap- 
pings are taken from 
the low tension side 
of the transformers 
througha triple- pole 
switch, which con- 
trols the starting of 
the motor, to the 
stator. This motor, 
being of the in- 
duction type, can 
start and bring the 
rotary up to speed 
with a relatively 
small current. It 
is provided with a 
slightly smaller 
number of poles 
than the rotary con- 
verter, and the speed, therefore, becomes higher than the 
synchronous speed of the rotary. In one phase, therefore, 
of the rotary is inserted an adjustable resistance which 
causes the rotary to act as a generator, loading the motor 
until the rotary is brought into synchronism with the alter- 
nator. In bringing the speed of, the rotary up to syn- 
F 
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chronous speed some advantage is also derived from varying 
the excitation of the rotary, and consequently the iron losses 


LINE EARTH 


Fic. 5.—Cornections FOR EFFICIENCY TEST. 


in the armature and field. The losses in the rotary vary 
approximately as the square of the voltage, and the speed of 
the motor falls in 
proportion as the 


on the alternating side has a demagnetising effect. 
upon the field which may become very considerable, 
As the field weakens, the lagging currents increase, and, the 
effect becomes cumulative. The rotary, therefore, is liable 
to wide changes in speed with changing loads, which become 
excessive when an inductive load is thrown on, unless some 
means are taken to prevent it. 

The method employed for overcoming the instability in 
the speed of the rotary when driven as a direct current 
motor, is to excite the rotary by means of a small generator, 
which is driven from the rotary itself. Tappings are taken 
from the three-phase side of the rotary to a small induction 
motor, which is directly connected to a small continuous 
current generator. This generator works low down on the 
characteristic curve, and is unsaturated at the normal electro- 
motive force. Any change in the speed of the rotary, there- 
fore, causes a much greater change in the electromotive force 
of the exciter, and this varies the field of the rotary, and 
keeps the alternations constant independent of the nature or 
amount of the load. The small exciter set is shown in fig. 3. 

The exciter gene- 
rator has a normal 


torque is increased. 

This method of 
starting пр the 
rotary converter is 
employed when run- 
ning the machine 
in the ordinary way 
аз а direct current 
generator, and the 
machine can then 
be paralleled with 
the direct current 
sets in the same 
way as paralleling 
ordinary compound- 
wound generators. 
The machine runs 
perfectly satis- 
factorily in this way, 
though it may be 
remarked that the 
greater part of the 
variation in the load 
is taken up by the 


rotary converter. Fia. 3. 


This is due to the 
fact that the series 
windings produce a leading current, increasing the 
impressed pressure, and, therefore, the direct current pressure. 
If no continuous current is available for 
starting up the rotary, it may be run up on 
the alternating current side by opening the 
field circuit, but inasmuch as the starting 
torque is then produced hy the hysteresis 
drag and by eddy currents, it would appear 
that the machine must be inefficient at full 
load in order that the losses shall be great 
enough to obtain the necessary torque. The 
method then of starting up adopted here, 
although necessitating the provision of a 
small induction motor, has a considerable 
advantage over the last-mentioned method. 
When the rotary converter is supplied with 
direct current and delivers alternating cur- 
rent, the speed is no longer held constant, as 
in the case when the rotary receives current 
from an alternating circuit in which the 
frequency is fixed by the speed of the 
alternator. Of course, when the rotary is 
driven by direct current, the speed follows 
the law of an ordinary direct current motor, 
E 60 x 108 
I 
induction, E the applied electromotive force, 
mthe number of armature conductors, and 
z the number of poles; that is to say, it 
is governed by E and I, and is affected by armature 
reaction. The armature reaction due to lagging currents 


and is equal to where 1 is the 


E ——À 


voltage of 220 volts. 
with & current of 6 
amperes. Arrange- 
ments had to be 
made for putting 
the rotary field coils 
in two parallel sete 
when excited in this 
manner. 
The rotary was 
frequently run 
under these con- 
ditions, and with 
very satisfactory 
results. Оп the 
alternating side it 
was connected to 
the low tension side 
of the transformers 
in the generating 
station, the high 
tension side of the 
transformers being 
connected to the 
sub-station feeders. 
At the sub-station 

the current was 
transformed down, and, by means of a second rotary converter 
at the sub-station, the lines in the vicinity were 


| 
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Fic. 4.— DIAGRAM OF CONNECTIONS. 


supplied with direct 


current. The system was 
capable of working 20 cars without hunting, and also of 
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working in parallel with a second rotary converter sub- 
station operated by the main three-phase generator. For 
starting the rotary up as a direct current motor the series 
coils were cut out and the machine run asa shunt-wonnd 


DÜSSELDORF EXHIBITION: MOLLER VERTICAL ENGINE AND LAHMEYER Dynamo. 


motor. It was found that when operated as a shunt 
motor and working in parallel with the alternator 
supplying the same feeders the rotary frequently fell out of 
step. On reversing the series coils, however, the rotary kept 
perfectly in step with the main generator. Fig. 4 gives а 
diagram of connections showing the arrangement of this plant. 

It will be observed what an important part the series coils 
lay in maintaining the stability of the system and prevent- 
ing hunting. The method of regulation frequently 
employed in connection with rotary converter 
equipments is to insert self-induction between 
the slip rings and the transformers, and by 
this means the impressed pressure, and con- 
sequently the direct current pressure, is 
varied. In the equipment referred to, how- 
ever, no such arrangement was adopted, 
the transformers being designed with large 
magnetic leakage, and the rotary being so 
designed that the series coils affected the 
excitation to the extent necessary to vary 
the impressed pressure so as to main- 
tain stability. As explained above, the 
series excitation was a little too great for 
perfect parallel running with the direct cur- 
rent generators. When generating alternating 
currents, however, and although being 
separately excited as a shunt-wound motor 
by means ot an arrangement designed to 
increase the excitation in proportion as the 
speed increased, on account of lagging cur- 
renta, the rotary did not maintain absolute 
synchronism unless the series coils were 
utilised, 

It may be of interest to point out how 
easily two such rotaries may be tested 
differentially, in the manner first devised 
by Dr. John Hopkingon for continuous 
current generators. Fig. 5 gives a diagram 
of connections for such a teat. The D.C. 
and 4.0. sides of the rotaries are directly 


should, however, be pointed out that this test cannot be 
strictly accurate, as owing to the alteration in the field 
excitation necessary to adjust the machines one to run as 
motor and the other as generator, the fields, and consequently 
the power factors, of the rotaries must be so 
altered or varied as to seriously affect their 
efficiencies, 

Incidentally it way be remarked that in 
the equipment referred to a considerable 
amount of lighting was done off the low- 
tension side of the transformers. The whole 
of the sub-stations, car sheds, and depóts 
were thus lighted, the lamps being con- 
nected “ delta ” fashion, six in series across 
each phase. The sub-stations were too 
far away to be lighted by the direct-current 
machinery in the generating station, and 
one direct-current machine sufficed to light 
the generating station and to drive the 
rotary supplying the sub-station feeders 
through the transformers in the generating 
station. By this means the capital cost 
of batteries was avoided and the advant- 
age of high-tension transmission main- 
tained with only one steam set running, and 
that at full load. The lighting was ex- 
tremely satisfactory, not the slightest 
pulsation being discernible. 


ELECTRICAL PLANT AT THE DÜSSELDORF 
EXHIBITION. 


(Continued from page 568.) 
THE exhibit of Messrs. K. & Tu. MOLLER consists of а 
vertical compound steam engine, direct coupled to a 
Lahmeyer dynamo of 275 Kw. at 440 to 500 volts, 120 
revs. per minute. This set is standardised with its own 


connected to each other, one machine run- 
mag as a three-phase motor, generating 


Continuous currents, and drivin g the other DÜSSELDORF EXHIBITION: GUTEHOFFNUNGSHÜTTE 3,000 H.P. ENGINE. 


rotary ав а continuous-current motor, generat- 

ing three-phase currente, which in turn drive the first 
machine, the losses being Supplied from the line. I believe 
this was the first, attempt to apply the test to rotary con- 
vertere, and I regret that as the machines were required 
for operating the system the results are not available. It 


condensing plant, of the jet type. The high pressure 
cylinder is 540 mm. in diameter, the low pressure 860 mm., 
and the stroke 550 mm. ; the output, with a steam pressure of 
120 lbs. per sq. in., and at the normal speed of 140 revs. 
per minute, is 420 to 550 н.р. The design of the engine is 
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specially intended for working with highly superheated 
steam, which has come so much to the fore of late. The 
high pressure cylinder is provided with Rider expansion 
valve gear of the piston type, the main valve being fitted 
with spring packing rings, while the expansion valve is 
accurately ground in place. The parts of the valve are 
specially designed with uniform thickness of walls as far as 
possible, internal ribs being avoided, so as to prevent unequal 
expansion at the high temperature of the steam, while, at 
the same time, a clear throughway for steam is obtained, 
enabling the dimensions of the valve to be reduced to the 
minimum. 

The expansion valve is controlled by a spring-loaded 
governor, which can be adjusted by hand while running, 
giving a variation of speed of 7 per cent. up or down from 
the mean. 

The low pressure cylinder is fitted with a slide valve of 
the Trick type, compensated against the pressure of the 
steam on its back and against its own weight. The 


clearance spaces in the low pressure cylinder can be 
increased to prevent 


excessive compres- 
sion when exhaust- 
ing to atmosphere. 

Both cylinders 
are steam jacketed, 
and automatic 
forced lubrication is 
provided. At the 
Exhibition the con- 
densing apparatus 
has been omitted, 
the engine being 
connected with the 
main exhaust pipe 
and central con- 
densing plant. 
Galleries are pro- 
vided on the engine 
to facilitate access 
to the working 
parts, and handrails 
to protect the at- 
tendants from 
accidental injury. 

We have already 
referred to the fine 
engine exhibited by 
the GUTEHOFFNUN- 
GSHUTTE, of Ober- 
hausen, coupled to 
the large Lahmeyer alternator; we give on p. 665 a view of the 
engine from a better stand-point, and there follows a brief 
account of its main features. The engine is of the vertical 
triple-expansion three-crank type, designed for a normal load 
of 3,000 H.P. and a maximum of 3,500 H.P., at 94 revolu- 
tions per minute. The cylinders are respectively 830, 1,400 
and 2,050 mm. in diameter, and the stroke is 1,200 mm. 
The working pressure at the stop valve is normally 165 lbs. 
per sq. in., but at the Essen Electricity Works, where it will 
be erected at the close of the Exhibition, it will work with 
an initial pressure of 125 lbs. per sq. in., condensing. The 
output, with cut-off at 4 stroke, will be 3,000 r.H.P., and 
with 3 cat-off, 3,500 r.H.P. 

The bedplate is built up of three parts, bolted together, 
and weighing in all 174 tons; each section carries one of 
the main bearings. The cylinders are supported on three 
massive cast-iron columns at the back, each of which weighs 
over 14 tons, and six bright steel pillars in front ; they are 
firmly tied together, forming a rigid structure, not likely to 
be affected by vibration. The steel pillars can readily be 
removed, to allow of the withdrawal of any one of the 
cranks. 

The main shaft is composed of three similar crank- 
sections, which are built up of separate parts, and are joined 
to one another and to the alternator shaft with flange 
couplings and taper bolts, 

The cylinders are fitted with liners, and are jacketed 
both on their peripheries and at the ends with steam from 
the adjoining valve-chests. The steam is distributed to the 


Elec Rev. 


GUTEHOFFNUNGSHUTTE PAVILION: RTEDLER EXPRESS PUMP DRIVEN BY 
HELIOS Inpuction MOTOR, 


high pressure and intermediate cylinders by valve gear on 
Prof. Gntemuth's patent system ; the exhaust valves are 
operated hy separate eccentrics. A horizontal shaft drives 
the gear on both cylinders, and is itself driven by a vertical 
shaft through machine-cut phosphor-bronze and cast-steel 
screw gear wheels running in oil. A Hartung spring-lowded 
governor is mounted upon the vertical shaft, and controla 
the cut-off of the high pressure cylinder; that of the inter- 
mediate is variable by hand. 

The low pressnre cylinder is fitted with ordinary positively 
driven Corliss valve-gear, operated by an eccentric from the 
main shaft. This cylinder was cast in one piece with the 
valve chambers and steam passages, weighing 24 tons in the 
rough. 

The pistons of the high pressure and intermediate 
cylinders are heavy iron castings, so made in order to 
counter-balance the weight of the cast-steel piston of the 
low-pressure cylinder. The last is fitted with a modified 
form of Buckley piston rings, the others having ordinary 
self-acting rings. The engine is provided with gangways 
and galleries to give 
convenient access to 
all parte; and all 
the main stop valves 
for controlling steam 
and condensing 
water, pet cocks, 
oil pumps, &c., can 
be operated from the 
lowest platform. 
Oil is pumped from 
a sump to a reservoir 
on the top of the 
engine, whence 
it, automatically 
gravitates to all the 
moving parts; the 
lubricators are of 
the drop-feed type, 
illuminated with 
glow lamps. The 
oil after use is col- 
lected and filtered, 
after which it re- 
turns to the sump. 

Separate receivers 
are not provided be- 
tween the cylinders, 
as the steam pas- 
sages themselves 
| are of sufficient 
capacity. Expansion joints are provided to enable the 
cylinders to expand independently without injury to the 
connections, 

The weight of the complete engine amounts to 270 tons. 
It runs quietly and without vibration, while the high finish, 
in black and nickel, and bright steel, gives it a very 
handsome appearance. 

The GUTEHOFFNUNGSHUTTE possesses a very fine exhibit 
in а special pavilion, most of which, however, is not of 
an electrical description. We may, mention a horizontal 
blowing engine for a blast furnace, to be driven by blast 
furnace gas; this engine is of 1,000 H.P., running at 135 
revolutions per minute, and is fitted with Stumpf's patent 
air valves. It is destined for the Eisenhütte, Oberhausen. 
The gas engine, which is direct coupled to the blowing 
engine, was manufactured by the Gasmotorenfabrik Deutz, 
and has four cylinders. 

A horizontal tandem compound four-cylinder winding 
engine of 2,500 H.P., built by the Gutehoffnungshütte, is 
the central feature of the Pavilion, and is seen in the back- 
ground of one of our figures, the foreground of which is 
occupied by a Riedler express pump of the same firm's manu- 
facture. The latter is driven by a three-phase high-pressure 
motor built by the HELIOS E.A.G. The pump runs at 
200 revolutions per minute, and is capable of lifting 2°5 ш, 
of water per minute against a head of 600 m. The plunger 
is 185 mm. in diameter, with a stroke of 250 mm. The 
motor is of the asynchronous type, and is supplied with 
current at 2,000 volts, 50 cycles per second ; the normal 
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full load is 450—500 H.P. The stator is 2,680 mm. in 
outer diameter, 910 mm. wide, and the air-gap between stator 
and rotor is 1:75 mm. The rotor is provided with slip rings, 
and adevice by means of which the winding can be short- 
circuited and the brushes raised when running. 

An air compressor connected with the pump is shown in 
the same view, driven through toothed gearing by a Helios 
induction motor of 8 H.P. The necessary Starting and 
measuring apparatus for these motors are mounted in a 
special housing close by; the starting resistance is of the 
liquid type. The large motor has a loud factor of 83 per 
cent, and an electrical efficiency of 93 per cent, at full 
load. 

(To be continued.) 


a 


ELECTRIC LIGHT AND POWER NOTES. 


(Continued from page 662.) 


Caerphilly.—It has been agreed by the U. D. C. to apply 
for a prov. order for electric lighting which will give the power of 
generating as well as distributing electricity, as it is thought that 
although these powers will not be actually required, they will be 
useful for the purpose of negotiations, 


Londonderry,—A L.G.B. inquiry was held on 10th inst. at 
Derry, with regard to the Council's application for leave to borrow 
£35,000 for electric lighting in the city. 


Manchester,— The electricity department of the Man- 
chester Corporation has intimated to the Withington U. D. C. that no 
idea can be given as to when there is likely to be a reduction in the 
price of the electrical energy. Meantime, the controversy on the 
position of the Electricity Committee continues with unabated 
intensity. 


Mexborough.—The U.D.C. has applied to the L.G.B. 
for a loan of £2,500 for electric lighting purposes. 


Middlesbrough.— The Т.О. has been invited to extend 
thelighting mains to Grove Hill and has been advised by Mr. 
Hammond, the consulting engineer, that the extension would be 
remunerative. Nevertheless, the Council refuses to move in the 
matter, and the residents are deprived of the supply. Perhaps they 
will now correctly appreciate municipal enterprise. 


New Forest.— The R.D.C. has decided to offer no oppo- 
sition to the application to the B. of T. by the undertakers of the 
Lyndhurst Electric Lighting Order, 1901, for an extension of three 
months in which to carry out the work. 


Newcastle-under-Lyme,— The T.C. has decided to dis- 
pense with the services of Messrs. Lacey, Clirehugh & Sillar, con- 
sulting engineers, and to appoint a resident electrical engineer to 
carry out the electric lighting scheme. | 


. Queenborough,— The Kent Electrical Power Distribu- 
tion Co. has usked the T.C. to support its application for a prov. 
58 to supply the town with electricity for lighting and power 


Rhymney valley. This valley includes a large number 
of collieries, and covers an immense and very populous ares. The 
South Wales Electric Power Distribution Co, recently offered the 
U.D.C. to supply the district with electric energy in 12 months’ time, 
provided the prov. order was got by the Council. 
was submitted for a quantity of 100,000 units. The figure was put at 
1id. per unit, or if supplied in bulk at any given three points in 

€ Council's area, at a total cost of 21d. per unit. The company 


purposes to erect a generating station at the bottom of Ebbw Vale, . 


from which it will be able to supply Tredegar, Rhymney, Bed- 


ill, the manager, on the general position, it was arranged 
that Mr. Hill should report on the cost of the scheme generally. 


Romford.— The U. U. C. has engaged Mr. Hawtayne to 


advise on the offers received for electric lighting from the United 
Electric Light and Power Co, diis 


Rugby,—The U.D.C. has decided not to erect a power 
station of its own, but to have the machinery fixed in the works of 
! Thomson-Houston Co., with the condition that, after 
V6 years, the Council may, if it is so desired, remove the plant to 
The streets are to be lit by 20 arc lamps, and 


private consumers wil] include Rugb School, which will take 
at least 40,000 units per annum. zii 


В Spain.—Under the title La Sociedad Electro-Popular, 
Mad a capital of £150,000, a company has just been formed in 
Tid to establish and Operate a central electric lighting station. 


ар ЛШ East.—Brighton T.C. has informed the 
tide 1. that it cannot supply electricity for lighting purposes out- 
tion if Кош supp 58 curl а has now asked the Corpora- 

Supply the Counc oviding the meter is within the 
Brighton district, This is certainly artful. 
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Stockton-on-Tees,—The Electricity Committee of the 
T.C. recommended the Corporation to supply energy to the R. D. C. 
at 43d. per unit up to a minimum of 17,000 units per annum, for a 
term of 10 years. When the matter was debated on October 8;h, it 
was pointed out that the Council did not hold the monopoly, as 
there was competition from the Electric Supply Co. As the terms 
were thought to be too high, the matter was referred back fur re- 
consideration. 

We see here very clearly how а municipality behaves when it thinks 
it bas a monopoly. It charges as high a price as it dares—a 
quite absurd price, moreover, for a bulk supply. And yet we hear 
80 much of the wicked company monopolists and the public-spirited 
municipalities ! 

Swansea,—The year's account shows a loss of £349 
78. 10d., including the sum of £143 10s. 4d. for sinking fund for 
March, 1901. 


Swindon.—The B. of G. has decided to apply to the 
L. d. B. for a loan of 41,900 to cover the cost of the electric light 
installation at the workhouse. The tenders proposed to be accepted 
amount to £1,675. 


Swinton (Manchester).—The B. of T. has called the 
attention of the Swinton and Pendlebury U.D.C. to the fact 
that it has not taken advantage of a prov. order granted in 1599 for 
supplying electricity. The Lancashire Electric Power Co. is 
prepared to supply the above and other districts in its neighbourhood 
by October 1st, 1903. 


Tonbridge.—The U.D.C. has decided to supply elect- icity 
for power to large works in the town at 2d. per unit, provided that 
the proprietors repay the capital outlay, £400, in five years, 


Tunstall.—The U.D.C. has decided to re-open ne: otia- 
tions with the Potteries Electric Traction Co. with a view to 
granting the company a licence to supply the district undcr the 
Tunstall Electric Ligoting Order, 1900. 


Wedaesbury.—The Corporation has given instructions 
to Mr. F. J. Warden-Stevens, consulting engineer, to proceed at 
once with the necessary plans and specifications for the electricity 
undertakiug in the borough. 


Worcester.—The T.C. has decided to engage a staff of 
eight for the new electricity station, at a cost of £500 & year. 


. 
————— 


ELECTRIC TRACTION NOTES, 


Alfreton.—Sir Bache Cunard has intimated to the 
U.D.C. bis intention to apply for powersto constructa light railway 
through the district. 


Altrincham.—In this district an opinion prevails that 
the local anthorities, including those of Sale and Ashton-on-M ersey, 
should unite to form a tramway board for the construction of lines, 
under a provisional order, to be afterwards leased. Sale, however, 
is not prepared at present to entertain such a scheme. Any con- 
struction of tramways, in the absence of a working arrangement 
with Manchester, would be of doubtful advantage. The lines would 
run almost parallel with an existing railway, and Manchester would 
furnish the bulk of the traffic. 


Amsterdam.—The Amsterdam Fire Brigade have 
decided to purchase a new electric automobile fire engine which 
will be capable of carrying nine men. The machine will be ready 
for use in a couple of weeks. 


Ayr.—The Corporation have decided to proceed with 
considerable extensions. The ralary of the tramway manager, Mr. 
Coutts, is to be increased from £200 to £250, while subordinate 


while the British Electric Traction Co. object to the control going 
out of their bands, Meanwhile, until the matter is settled, ti c rail- 
way company have removed one of their lines. 
inspection will not, probably, take place until an agreement is 


Bradford.—A fierce political controversy is raging in 
Bradford over the balance-sheet which has just been issued by the 
chairman of the ways Committee. The chief point made 
against the Committee is that it is only able to show a profit because 
the 14. per unit which it pays to the Electricity Committee is less 
тап cost, а statement which the Tramway Committee flatly 

enies, 


tramways was £31,760, repayable in 40 years, af the rate of £421 4s. 3d. 
r annum. In 10 years the sinking fund would stand at £4,855. 
en, with the present tramways reduced to scrap, the new clectric 
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tramways would be burdened with the balance of £26,905 as unpro- 
ductive capital. The failure of the electric lighting of the town 
was, they considered, due to the vast amount of unproductive 
capital wastefully expended, the excessive charges for coal, and the 
unreliability of the light supply. Their sympathies were with the 
Corporation, and they hoped that the £5,000 paid annually to the 


gas company would soon be transferred to the Electric Lighting 
Committee. 


East Preston.— In reply to the B.E.T. Co., the R.D.C. 
has intimated that it is prepared to favourably consider any scheme 
of electric tramways from Worthing to Littlehampton. 


-Exeter.— With a view to the municipal reconstruction 
of electric tramways, the B. of T. has sanctioned the eerving of 
purchase notices upon the owners of tramways in the city. 


France.—The Bayonne and Biarritz steam tramway is to 
be converted into an electrically-worked line. 


Gateshead.—At the Gateshead County Court on the 
8th inst., before Judge Greenwell, James Rutherford, cab proprietor, 
sued the Gateshead and District Tramwaye Co., Ltd., to recover 
damages said to have been done to his cab by the negligence of the 
servants of the company. The plaintiff's vehicle and horses were on 
a return journey from Sheriff Hill on July 2nd, when they were run 
into by an electric tramcar and upset. The claim was for £22 14s. 
The evidence was that the car was going slowly, but the cab could 
not get out of the way owing to the crowd, and the driver held up 
his whip to stop the tramcar, but it was not stopped, and the two 
vehicles collided. Mr. Dixon, for the defendants, admitted the 
damage, and said it was a question whether the defendants’ driver 
used sufficient caution. The plaintiff's driver ought not to have 
been on the tramway at all. His Honour: I cannot hold with you 
there. He bad a right to be on what part of the road he liked. His 
Honour, in giving his judgment, said that it seemed to him the key 
to the position lay in the attitude taken up by the tram driver, that 
everyone must get out of the way of a tramcar. He wished to con- 
tradict such a view. The whole of the road was free for people to 
walk on or drive on, and the driver of the cab bad a perfect right, 
especially in a crowd, to driveon the tramlines. He gave judgment 
for the plaintiff for the amount claimed with costs. 


Halifax.—Sir Douglas Fox has advised the T.C. that it 


will be more economical to work the proposed tramway lift at 
Salterhebble, so as to avoid a precipitous incline on the route, by 
direct steam power, than by electrical power from the central station. 
The estimated cost of the lift is £10,500. 


The T.C. has decided to extend the tramways to West Vale. 
Hudderstield.—The following is a copy of the accounts 


of the Corporation Tramways Department for tbe six months ended 
September 30th, 1902. We learn that the improved results, as com- 
pared with the last balance-sheet, are due to an entire reorganisation 
of the department. Further than this, it should be mentioned that 
over £2,500 of revenue was lost owing to the roads on some sections 
being closed for reconstruction of permanent way, and that a 
shortage of rolling stock was experienced for three months on 


account of late delivery. The receipts were £26,506 10s. 3d. for 
578,214 miles run, or 11'00d. per mile. 


. Pence per 
"^ Maintenance and repairs— £ s. d. car-mile, 
Rolling stock is 2s "m “a T La 1,973 5 9 8² 

Engines and boilers . 
Overhead equipment 


89 126 4 8 05 
Generation of clectricity 1,002 11 10 44 
43.480 14 2 142 
Traflie — 
Motormen . zanl 
Conductors, &c. eu] 5,818 10 11 243 
Oil, sand, &c. is s ex 397 8 7 16 
Uniforms T s x 9011811 04 
£6,307 18 5 2:62 
Maintenance of works— m 
Wages “3 © ex oe T 20 "7 4 01 
Materials A es i x “> 4612 6 02 
472 19 10 08 
Maintenance of ways— 
Wages 281 15 7 19 
Materials 2:0 15 10 (9 
4502 11 5 2¹ 
Management 
Staff .. б ʻi s i E84 6 10 24 
Bor c ugh fund 84 T T ps £3 6 8 04 
£007 13 6 28 
Rates, taxes, and insurance 4897 17 8 87 
Miscellaneous —Stationery, advertising, deputa- 
tions, &c. ee oe oe ee ee ? . £576 12 "7 . '24 
Depreciation .. £3,500 15 0 1°45 
Compensaticns 4875 0 0 16 
nterest and sinking fund .. T .. £10,007 16 4 4:15 
Total expenditure ex vx .. 220,839 17 6 
Expenditure oe T ae 10:98 
Income oe - s 11˙c0 
Surplus AES ss _ 07 


For the steam section the expenditure was 15°67d. per cm., and 
the income 12:82d.,, showing a loss of 286d. 


‘at the price of about lid. per 


At a special meeting of the Town Council last week a 
resolution was moved and seconded for the appointment of 
a epecial committee to inquire into the general equipment of the 
tramways. The mover stated that the tramways had already 
involved the ratepayers in a debt of between £350,000 and £370,000, 
of which nearly £150,000 was already a dead letter. He commented 
also upon the serious loss by accidents. The chairman of the com- 
mittee, in reply, stated that there had been a profit for the last six 
months upon the electric traction of close upon £200, and that 
during the month of September over 915,000 passengers had been 
carried without accident. The resolution was defeated, only two 
votes being given in its favour. 


Crompton.— As 14 months of the two years granted 
under the prov. order to the U.D.C. for the construction of an 
electric tramway have elapsed, the Council is considering, in com- 
mittee, a scheme estimated to cost £20,000. 


Fairtield.— Messrs. Sterling & Swann have submitted 
to the U.D.C. a scheme of electric tramways from Chinley Station 
through Chapel-en-le-Frith to the Cat and Fiddle, returning by an 
alternative route to Spring Gardens, Buxton. The Council has 
expressed itself in favour of the scheme. 


Iikeston.—Sir B. Cunard has submitted to the Т.О. an 
offer to lease the tramways at an annual rent of 74 per cent. on the 
total expenditure. The Council has declined to entertain the offer. 


L.B. & S.C. Railway and Electric Traction.—Upon 
inquiry the Financial Times has ascertained that the rumours 
regarding the intention of the L.B. & S C. directors to lay a mono-rail 
electric line parallel with the present line are quite withont founda- 
tion. ‘In other respects," says our contemporary, “electrification 
is not being neglected by the company. The nucleus of a big 
central power station already exists at Deptford, and. more land is 
to be acquired there to so extend and amplify the installation as to 
render it capable of supplying allthe current likely to be required 
for many years for power and light at the London Bridge and 
Victoria termini and the larger goods depóts belonging to the line in 
the metropolis. At the Deptford yards the very latest improve- 
ments are being put in, and all the big cranes, overhead traversers, 
shears and other lifting gear will derive their motive power in the 
future from electricity. The full effect of this comprehensive 
adaptation of the mechanical facilities of the yards to modern 
needs will not be felt for some time, but the fact that such drastic 
changes are taking place shows that the directors are at length 
becoming alive to tLe possibilities of electricity in connection with 
the working of a railway undertaking. There is also this to be said 
of the central power station that is to arise at Deptford, that in 
estimating its capabilities an eye has been kept on the pro- 
bability of some portion of the company's suburban lines being 
electrified. It might be possible without excessive cost, as com- 
pared with tbe advantages to be derived from the transformation, 
to convert short stretches of track in the neighbourhood of the 
metropolis, and in that event considerations of economy would lead 
the directors to produce the necessary power at the existing station 
without adding the expense of erecting an entirely new depot 
elsewhere to the outlay on conversion. No definite plans bave yet, 
we believe, been formed respecting this likely development, but it 
is one which suggests a substantial contribution to the solution of 
the transportation problem in the environs of London." 


London.—L.C.C.—At Tuesday's meeting the Highways 
Committee reported that as the erection of the projected power 
station at Greenwich would occupy a considerable time, they had 
considered the question of facilitating the adoption of electric 
traction on the second portion of the tramways pending the com- 
pletion of the permanent station. It appeared that tbe London 
Electric Supply Corporation had plenty of space within the engine 
room at Deptford for the accommodation of additional machinery, 
and was willing for the Council to temporarily instal two of the 
sets of plant being built for the Greenwich station, The steam 
required for working the plant, for which the company would build 
the foundations, could be supplied from the Deptford boilers, 
payment being made to the company for the accommodation 
unit generated. This was 
somewhat similar to the arrangement made with the South 
London Electric Supply Corporation in regard to the temporary 
plant at the station at Loughborough Junction, but, in the latter 
case, the County Council is to provide the buildings, cranes and 
boilers. It was anticipated that the generating sets proposed to be 
erected at Deptford would be completed and a supply of current 
available in about 10 months, and tbat the plant would thus be 
ready as soon as the work of reconstructing the tramways (the New 
Cross and Greenwich sections) had been finished. The total 
expenditure in connection with the temporary station was estimated 
at £17,100, and it was expected that, by proceeding with the work, 
a time economy of six months would be effected, whilst the 
permanent power station at Greenwich could, ander the circum- 
atances, be carried out with more deliberation, and at somewhat less 
cost, than would otherwise be the case. The Committee therefore 
recommended, and the Council decided to sanction, the expenditure, 
and to authorise them to enter into an agreement with the Londen 
Electric Supply Corporation, on the basis of a price not exceeding 
14d. per unit, for a period of from two to three years. 

The desire of expediting the work of reconstruction of further 
eections of the tramways was referred to in another report by the 
Highways Committee, who thought it desirable that not only 
should provision be made for a penalty should the contractors 


- exceed the period specified in the contract for the execution of the 


work, but also that a bonus of the same amount as the penalty 
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should be offered as an inducement to the contractors to complete 
the work at an earlier date. This course had been adopted by other 
public bodies to expedite the completion of works, and the Com- 
mittee considered it to be expedient in the circumstances. Having 
regard to the large expenditure involved, the Committee proposed 
that the penalty and bonus should each be at the rate of £1,000 per 
week, and they recommenged that a provision to this effect should 
be inserted in the contract for the roadwork for the New Cross and 
Greenwich sections of the tramways. 

The Council adjourned for a week the consideration of a recom- 
mendation in favour of making a fresh application to Parliament 
for powers to construct a double line of tramways over Westminster 
Bridge along Victoria Embankment and that portion of the subway 
authorised by the Council’s Act of 1902 between the Strand and 
the Embankment, to join at a point near the Strand the under- 
ground tramway authorised by that Act. 

The electric car service of the L. U. T. lines in Acton Lane and at 
Shepherd's Bush was interrupted on the evening of Sunday. One 
of the mishaps consisted of the snapping of an overhead wire, anda 
lady who was passing at the time succumbed to heart disease. 


Manchester.—A meeting of ratepayers was held last 


week, as required by the Borough Funds Act, in Manchester, to 
authorise the City Council to promote a Bill in Parliament next 
session. The Bill contains clauses relating, amongst other things, 
to the construction of additional tramways. One of the projected 
lines, through Victoria Park, was the subject of much opposition, 
various speakers urging that it was not needed either by the citizens 
generally or the residents whom it was expected to serve. The 
line was proposed to be laid along Anson Road, which contains 
only a limited number of residents, of the better class, who are 
strongly opposed to it. After a good deal of exciting discussion, 
the clause relating to the Victoria Park tramway was rejected. 


Manchester and Saltord.—A beginning was made, at 
the end of last week, with this tramway line, which is to connect 
the populous suburb of Prestwich with Manchester, through part of 
the intervening borovgh of Salford. It was intended originally 
that the Prestwich lines should be directly conrected with the 
Manchester system, but the differences between the City Corpora- 
tion and Salford prevented this, with the result that Prestwich was 
forced to make an arrangement with Salford, which is likely to 
prove mutually advantageous. The joining up of the metals at the 
boundary of the borcugh was attended with some little ceremony, 
the Mayor of Salford and other members of the Corporation being 
present. The chairman of the Prestwich District Council (Mr. 
Hislop) said the arrangement with Salford was to lay down a tram- 
way line, at a cost of about £6,000, the Corporation taking it upon 
а lease for 21 years. Rails of British manufacture are being laid 
apon a solid bed of concrete. At a social gathering which took place 
after the ceremony at the residence of Mr. Hoyle, a member of the 
Prestwich Council, the good relations between Salford and Pres'- 
wich were made a subject of congratulation, and confidence was 
expressed in the tramway investment yielding a satisfactory return. 
The Mayor of Salford said the results of the tramway undertaking 
in the borough were in every respect satisfactory. Alderman 
Linsley added that an estimate made last March of the probable 
receipts on the Eccles route, for a period of 12 months, bad 
already been exceeded by nearly £7,000. 


Melbourne.—The Minister of Railways was engaged on 


September 1st in considering offers made to him by private firms in 
connection with the proposed conversion of the suburban railway 
system to electricity. According to the Melbourne Age, Mr. Bent 
has received a communication from a company which is prepared to 
undertake the conversion of the whole of the suburban railway 
system at about one-balf of the cost as estimated by the engineer-in- 
chief of the Railway Department. The company's estimate includes 
the cost of rolling stcck. “It is perfectly evident,” says Mr. Bent, 
“That a number of people are anxious to undertake the conversion 
of our railway lines if we do not wish to carry out the work our- 
selves. The company I speak of will carry out the work at half the 
cost as estimated by the engineer-in-chief of the Railway Depart- 
ment, and it is willing to accept payment for the work in Govern- 
ment debentures. Surely that is an offer worth considering.” The 
offer will be brought before the Cabinet immediately. Another 
offer has been made to the Minister in connection with the preposed 
construction of an electric line from St. Kilda to Brighton. A 
syndicate has informed Mr. Bent of its willingness to construct the 
line immediately, without any Government assistance, if tbe 
Government will grant it the use of the railway for a certain 
number of years, the line after that time to revert to the Govern- 
ment. Both these offers, Mr. Bent says, are backed by substantial 
guarantees, and the Government will give them careful con- 
sideration. 


New South Wales.—The annual report of the New 
South Wales Railway Commissioners on the working of the Govern- 
ment tramways shows that on June 30th, 1902, 104 miles of line 
Were open for traffic, and many miles of steam and electric lines 
Were being constructed. 

. Considerable improvements have been made on the North Shore 
lines. The car shed has been added to and modernised. Two 
battery rooms iiave been provided; the engine room has been con- 
verted into a sub-station, and a balloon loop has been put in at 
Mosman's Bay. At Waverley a sub-station has been erected, and a 
car shed, capable of holding 187 cars, is in course of construction; 
also, at Randwick, electric repair shops aad a paint shop are being 


provided. During the year 13 electric cars were paid for out of 
working expenses, to replace a similar number of old steam cars and 
two motors. The steam stock replaced to date by new electric cars 
paid for out of working expenses amounts to 87 cars and 10 motors 
at a cost of £63,877. Ninety-eight additional electric motor cars 
and seven service trucks have been added to stock and cbarged to 
capital account, and a furtber supply of cars are now being con- 
structed to meet the additional traffic requirements and to complete 
the conversion from steam to electric. The number of passengers 
carried during the year was 108,135,111, as compared with 
93,703,685 in the preceding year, the increase being 14, 431, 126, 
although last year there was an abnormal increase of 27,459,351, 
due to some extent to the Commonwealth celebrations and the 
visit of the Duke and Duchess of Cornwall and York. Thecity and 
suburban steam and electric lines (combined), also the North Shore 
electric lines, show decreased net results, although tbe gross 
revenue in each case has considerably increased, but not to the 
extent of fully meeting the additional expenditure in connection 
with the more frequent service rendered to the public. 

The conversion of the western suburban lines, with the exception 
of the branch lines, Ashfield— Enfield, Burwood— Mortlake, and the 
Abbotsford lines, from steam to electric, have been completed, and 
it is hoped that the eastern suburban system will be similarly dealt 
with during the next few months. 

The extensive addition to the power house at Ultimo has been 
almost completed, and two of the vertical engines of 2,300 (full load) 
I.H P., each directly connected with 1,500 kw. alternating-current 
generators, are at work, and the third, with the necessary electrical 
equipment, will be ready for use in & few weeks. In connection 
with this plant, 24 Babcock & Wilcox water-tube boilers, of 250 
nominal H.P. each, working at 160 lbs. pressure, have been 
installed. 

The increases granted to the staff during the year involved an 
additional expenditure of £53,750, of which £49,274, or 91°67 per 
cent., was given to the wages staff, and £4,476, or 8 33 per cent., to 
the salaried staff, principally to employés engaged in working the 
traffic. On June 30th last the staff numbered 18,574, being 2,324 in 
excess of the previous year. This large increase is mainly due to 
the growth of the railway and tramway business, and to some 
extent the reduction of the hours of labour and improving the con- 
ditions of the employ és have contributed. 


Paris Metropolitan Railway.— The second Metro- 
politan line was opened to the public last week. The station of 
the Place Clichy will be opened about ?0th inst. 


Rochester.—The T.C. is now discussing the proposed 
electric tramways for the city and district, and lengthy reports have 
been submitted to the Corporation for consideration. The 
remuneration of Mr. E. Rotter, the tramway engineer, is to be 
3 per cent. on all tramway expenditure for new works, such 
remuneration to cover services for self and his staff with expenses. 
Should the Corporation fail to obtain the necessary Parliamentary 
powers, 150 guineas is to be paid to Mr. Rotter in full discharge of 
all claims for services and expenses. Mr. Rotter has submitted an 
approximate estimate of the proposed scheme :— 


Powerstation site  .. Б" i xa ix "m .. £6,500 

Power station buildings and car shed, Xc. - . ee 14,000 

Power station plant - d - ЧА " .. 15.000 

Electric motor cars .. es Ws x ve «s .. 14,500 

Feedersystem .. is ut oe 3,600 
Permanent way and overhead equipment :— 

No. 1 Tramways ` oe ee ee oe ve ee ee 82,718 

pe 2 [1] 2 ** ee . 0 ов . 0 ee a 10,944 

(T) 8 Г . oe э oe ee ee ее: „ 17,062 

м А „ о euer ОВ 

Approach to depot, track work, and overhead equipment i 1,683 

Total .. . . £126,860 


* 


Shanghai.—We hear that the offer of the Brush Elec- 
trical Engineering Co. to establish tramways in Shanghai has 
been accepted by the municipality. The Brush Co. has 
recently acquired the concession for tbe city of Bombay for tram- 
ways, lighting, and power.— Indian Engineering. 


Sheflield.—The Tramways Committee is making satis- 
factory progress in building the bodies of tramcars. At the works 
at Nether Edge there are now half a dozen cars in various stages 
of manufacture, and six single-deck cars have already been com- 
pleted, The authorities have undertaken to turn out six double- 
deckers and 12 single-deckers by April. At present there is room 
at the works to allow of six cars being taken in hand simultaneously, 
but provision is to be made for four more almost immediately. 
The whole of the power and light is supplied by electricity, the 
current coming from the tramway circuit. 

The chairman of the Tramways Committee has offered £10,000 
to the Corporation out of tramway profits to be devoted to 
the relief of rates, and the Finance Committee has brought the 
district rate down to 2d. lesa than it had recommended. 


South Shields.—A meeting of the Parliamentary Com- 
mittee has been held to consider the Bill that that authority is prepar- 
ing to lay before the next session of Parliament. The town clerk has 
received a reply from Mr. Lewis Coward, K.C., regarding the clause 
to be inserted in the Corporation's tramways Bill undertaking that, 
before it was decided either to lease or municipalise the tramways, 
a poll of the ratepayers would be taken. It is stated that Mr. 
Coward has expressed his opinion that the House of Commons would 
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never accept such a clause, and that it would jeopardise the whole 
Bill. The British Electric Traction Co. has written to the Com- 
mittee stating that it is preparing a Bill for next session for 
powers to lay down a system of tramways from Whitburn to South 
Shields, similar to that proposed last year, and it is also seeking 
powers to lay a line to the borough boundary, down Fowler Street, 
across King Street, to a point in the Mile End Road, near to the 
terminus of the proposed electric “ tube.” A joint meeting of the 
Tramways Committee and the Parliamentary Committee is to meet 
the representatives of the company, but, before doing so, the company 
is to state its proposals more definitely. 


Southport.—The tramways extension is being com- 
menced. The length of the new route, including Duke Street, 
Shakespeare Street and Cemetery Road, is about 1} or 1} miles, and 
the total cost will be approximately £10,000. Powers to proceed 
with the work were obtained in Avgust, and borrowing powers for 
the requisite amount of capital in September. No additional cars 
will be purchased for the new route. It is anticipated that the 
line will be in working order by the middle of December. 


Stretford.— The suburb of Stretford, which is increasing 
rapidly in population and commercial importance, is in & some- 
what delicate position with regard to its tramways. Until now a 
horse-traction system only bas been worked, under an arrangement 
with the Manchester Carriage and Tramways Co., who own the 
lines. Negotiations are in progress for the purchase of these old 
lines by the District Council,in order that they may be adapted 
for electric traction, but delays have occurred which have caused 
much local dissatisfaction. Ultimately the lines through the dis- 
trict will be worked by the Manchester Corporation. A city line, 
up to the Stretford boundary, will be completed and opened at the 
beginning of December. 


Surrey and Sussex.—The Light Railway Commis- 
sioners, sitting at Cranleigh on October 9th, decided that the scheme 
promoted by the Rural Railway Co., Ltd., was too incomplete, and 
declined to sanction it. It was stated that the incompleteness of 
the scheme was due to the opposition encountered. 


Swinton.—Salford Г.С. has informed the U.D.C. that 
it will proceed to construct the electric tramway to Swinton and 
Pendlebury forthwith, and that it will be completed by the middle 
of February next. 


Syndey (N.S.W.).—We read in the Melbourne Aye that 
tbe Lombard—Gerin electric traction system (trolley line without 
permanent way) is to be tried experimentally in Sydney on the 
recommendation of Mr. Deane, eogineer-in-chief of railway con- 
struction. The Government would furnish the necessary energy, 
and if the line works satisfactorily for 12 months the question of 
taking the line over would be considered. 


Walsall.—The National Electric Wiring Co. have com- 
pleted their contract for the overhead electric equipment of the 
new Bloxwich section of the tramways. The borough electrical 
engineer has been requested to submit to the Council a design and 
specification of a car somewhat similar to those in use in Manchester, 
but with reversed staircase. 


Warrington.—The Wilderspool section of the electric 
tramways wbich has just been opened, was estimated to cost 
£13,500. The actual cost has been £11,770. 


Whitworth.—The B.E.T. Co. has informed the U.D.C. 


{раё it has come to the conclusion that there will not be sufficient 
traffic to justify it in incurring a large expenditure in constructing 
an electric tramway from Bacup through Whitworth to the Roch- 
dale boundary. It, therefore, does not fcel dispored at the present 
time to take up the scheme. 


TELEGRAPH AND TELEPHONE NOTES. 


Cablegrams hy Telephone.—The Glasgow Chamber of 
Commerce, who have been pressing the Postmaster-General for the 
underground cable between Glasgow and London, have decided to 
petition for equal facilities with Liverpool, London and Manchester, 


for cable companies in Glasgow to accept cablegrams by telephone. 


At present the companies are restricted in this matter. 


Christchurch Telephones.—The T.C. has decided, 
subject to the consideration of details, to co-operate with Bourne- 
mouth Corporation in establishing a municipal telephone exchange. 


Pacific Cable.—Reuter’s agent at San Francisco reports 


the representatives of the Pacific Commercial Cable Co. as saying 


that the plan for the cable between Honolulu and Fanning 
Island, as proposed by the Government of New Zealand, bas been 
practically agrced upon. 


Portsmouth Telephones.—The Postmaster-General hus 
agreed to the collection of tolls and to the rendering quarterly ot 
the total of the fees on local calls. 


Swansea Telephones.—At the Guildhall on Tuesday 


last week, Mr. J. C. Pottinger, M.I.C.E., held an inquiry into an 


application that has been made to the L.G.B. for sanction to borrow 


£20,300 for the establishment of a municipal telephone system in 
the borough and surrounding districts. 
. Mr. Wheatley said the Swansea scheme originated in complaints 
made by the Chief Constable as to the working of the police tele- 
prone system, which was reported upon as being behind the times 
y the borough electrical engineer, Mr. J. Н. Cawthra. Proposals 
for a more efficient service were suggested, but on the initiative of 
Councillor Solomon, a municipal system was decided upon, for the 
purposes of which Mr. Bennett, of Glasgow, had favourably 
reported. At the time of this report the National Telephone Co. had 
650 subscribers, or one subscriber for every 231 of the inhabitants, 
compared with one subscriber for every 14 inhabitants in Sweden, 
Norway and Denmark, where the telephones were cheaper and more 
up to date, or one subscriber to every 40 persons in Guernsey. The 
reason for the small number of subecribers in tbe Swansea area 
seemed to be due to the prohibitive rates at present charged, £9 
being charged within the ares, and as much as £16 being often 
charged for the outside districts. The result, in the words of the 
engineer’s report, had been that “ we have had (in Swansea) a merc 
scratching of tbe telephone field and no more." If Bwansea bad 
the same proportion of subscribers as that at Guernsey, the number 
of subscribers would be 3,750, while if it had the proportion of 
Norway and Sweden tbe number would be 10,714. The Postmaster- 
General's licence bad been obtained to the scheme, as well as thc 
consent of the County Councils concerned, while tbe Postmaster- 
General had further consented to a minimum rate of £5 for an 
unlimited service, so that the National Co. would not be in a 
position to under-cut the rates. The site of the proposed telephone 
exchange in Swansea was in Pier Street—a central position—and 
the contract for the erection of the building had been let in order 
to avoid delay. The work had been begun. The amount of the 
tender was £2,297 10s. He went on to mention tbat at a recent 
fire the police telephone service failed to work, and consequently 
great pressure was being brought upon the Corporation to proceed 


with the work as soon as possible. Already 337 persons or firms | 


bad applied for an unlimited service at the rate of £5 per annum, 
while 57 had applied for lines at the rates to be charged by the 
Corporation, £3 per annum and 1d. per call. No less than 33 per 
cent. of the National Co.’s subscribers had signified their in- 
tention of coming over to the municipal service, while tbe rateable 
value of the promised subscribers represented £89,631 7s. 6d. No 
contracts had been let for plavt, “ but," said Mr. Wheatley, they 
probably will be let to-morrow." 

Nr. Bennett, consulting engineer, explained the proposed system, 
stating that there would be switch stations, by means of which 
connections could be made with outside areas, at Pontardawe, 
Clydach, Morriston, Skewen, Pontardulais, Gorseinon, Gowerton, 
Loughor and Mumbles. The actual number of lines provided for 
on the switchboard was 750, but the board had been designed so as 
to extend the number of lines to 3,000. Glasgow a few years ago 
started its municipal telephone system with 3,000 promised 
subscribers, while to-day it had over 4,000; at Tunbridge Wells the 
station had grown in a year from £00 to 920 subscribers. 

Major-General Webber gave it as his opinion that local 
authorities should own their telephones, not only for the benefit 
of urban districts, but also the mucb-neglected rural districts. He 
confirmed the reports and estimates of Mr. Bennett, and expressed 
his belief that the municipal system would successfully compete 
with the National Telephones. He corroborated Mr. Bennett's 
opinion that the system could pay its way. 


Mr. Bennett, recalled, stated that by the system with under- 


ground cables, which he proposed in Swansea, it would be 
impossible except in cate of accident for one subscriber to hear 
the conversation of another. Tappipg on the part of the 
telephone girls would also be impossible. 
Councillor W. H. Mill put two questions, the replies of Mr. 
Wheatley to which went to show that the National Co. intended 
coming within the Telegraphs Acts, 1899, in Swansea; if they 
did, and the Swansea Corporation had half the number of the 
subscribers, the National Co. would be compelled to allow 
inter-communication free of charge. The Corporation had already 
more than the requisite number of subscribers for this purpose. 
Furthermore, the Corporation bad given underground way leaves to 
the company, and unless they came within the Act the notices ter- 


minating those wayleaves would be enforced. As to the cbarger, 


the Corporation system would be £3, as against £3 10s. charged by 
the National Co., and 1d. per call in each case within a mile 
radius. The inquiry was closed. 


Telegraphic Interruptions and Repairs :— 


CABLES, INTERRUPTED, REPAIRED, 
Latakia-Cyprus .. 


ee ое ee ee Ф е June 20, 1899 ee ee 
Communication with Carthagena and Barran- 
quilla (Columbia) s d эл» ae Я ре 

Trinidad-Demerara No. 1 ss ia .. Aug. 27, 1901 .. - 
Bt. Lucia-Grenada  .. - ee oe .. Мау 8,1902  .. Oct. 18. 
Dominica-Martinique ee ee ee е 6 ee May 8, 1902 ee ee 
Bt. Lucia-Martinique .. ба x on . May 8, 1902 .. $4 
Guadeloupe-Martinique is js i .. May бз А 
Santa Cruz de Teneriffe to Tejita de Teneriffe July 4,1902  .. T 


Puerto Plata-Martinique  .. vs д .. July 10, 1902 

Guantanamo-Mole St. Nichol .. Aug. 4,1902  .. 

Cayenne-Pinheiro ee ee ee ee ee Aug. 18, 1902 ee 

St. Lucia-8t. Vincent i vs es . Sept. 19, 1902 .. 
LANDLINES :— 


Route vía Hanekin on Persian territory .. . Feb. 24, 1900 ee 
Communication with Tientsin and Taku via 

Helampo ee ee es ee ee ee July 18, 1900 2 ГЕ 1 
Communication with Maranham .. .. Sept. 19, 1902 .. ds 


The Telegraph Wire Export Trade.—Not for a long 
time has the export trade of this country in telegraph wire aud 
apparatus connected therewith been so quiet as during the past 
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ce ae 


month. The shipments only attained a value of 450,739 as com- 
pared with £391,207 in the preceding month, and £80,294 in 
September, 1901. For the nine months ending with September 
last, the returns show a total of only £2,226,732 which compares 
with £2.753,152 in the corresponding period of last year, and 
£2,469,476 in the first nine months of 1900, 


Wireless Telegraphy. — The Western Electrician, of 
Chicago, says “ that Rear-Admiral Royal T. Bradford, chief of the 
d States Navy, under whose 

supervislon tests in space telegraphy have been going on between 
the Washington Navy Yard and the Naval Academy at Annapolis 
for some time, says that No reliable system of wirelees telegrapby 
The results obtained from the testa made 
with the different systems are not made public, but it seems to be 
evident tbat no system proved sufficiently reliable to warrant its 
adoption by the Navy Department. The recent army and navy 
manœuvres demonstrated the need of a ‘wireless’ system, and in- 


system which haa given the best results, and, with the Prairie, will 
be sent to sea. Communications will be carried on between the 
two ships as between a flagship and the ships of a fleet, and the 


from the results obtained in tho recent tests." 

Italy and Argentina have agreed, according to the Chronicle’s 
correspondent at Rome, to establish stations for wireless telegraphy 
between the two countries. Signor Marconi estimates the cost at 
£50,000. Wireless despatches will cost 1 lira per word, instead 
of 6 lire, the cost of present cablegrama. | 

The conference on wireless telegraphy proposed by Germany will 

robably collapse, the correspondent thinks, as France, England, 


The official report of the experiments in wirelesg telegraphy 
carried out on board the Italian warship Carlo Alberto during July, 
August, and September of thig year has been sent by Bignor Marconi 


Å 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Aston Manor, — October Slet., 
tricity works. 


Condensers for elec- 
Sce “ Official Notices” October 10th, 


Batley.— October ?8tb. 


Cooling tower and tank for the 
electricity works. 


See “ Official Notices ” October 10th. 


ments are about to make the following purchases :—120,0C 0 kilo- 
grammes of galvanised iron, 650,000 metres of copper wire, about 
100,000 iron plates, 65,000 telephone and telegraph insulators. 
e iron being for the manufacture of wire, should be of firat 
quality; the «iiface should be galvanised with pure zinc, and the 
section sheuld-Le perfectly circular. The wire must be capable of 
а resistance оѓ 46 bilogtammes per square millimetre. Under a 
of 20 kilos per square millimetre, it should not be extensible 
by more than 2 per cent. The electric conductivity of the iron 
should be not less than ths of that of pure iron. 


Burton-upon-Trent,.—N ovember 5th. Overhead equip- 
ment for tramways, See “Official Notices " to-day. 


Copenhagen.—November 17th. Two dynamos, switch- 
ard, &c. See“ Official Notices ” to-day, . 


, Dudley.— October 18th. 
Official Notices October 3rd. 


Dumfries, —The T.C. has resolved to call for tenders (1) 
or the lighting prov, order; (2) for both tbe lighting and the 


(ay on orders ; (3) for a supply of electricity to drive the cars; 
) it the Cour. eil cor structs the worke, for the lease of each. 


Hammersmith, October 24th. 
€ "Official Notices " t.-day. 


Hornsey,— October 27th. 


Aic lamp carbone. Sie 


Electricity meters, 


Ki The Council wants tenders 

diae fiting up of en electric light installation in ita 

8 nd Works, Specifications, &c., from Mr. Robert Hammond, 
“ВШ ting eugineer, 64, Victoria Street, S.W. Deposit, £1. 


Ipswich, — October 22nd, (a) Switchboard, motor 


sters, and connections, (b Overhead construction for tramways. 
Bee " Official Notices ” ЯНЫ 26th. ^ à 


Lancaster.—The Visiting Committee of the County 
Asylum invites tenders for a new direct-coupled dynamo (700 
16-С.Р.) and switchboard. Particulars from Medical Super- 
intendent. 


London.—October 21st. Two electric car traversers for 
the L. C. C. tram depóte. Specifications, &c., at Spring Gardens, £2. 


Mausfield.— October 31st. Electric wiring of the Town 
Hall. Specifications from Mr. Hewlett at the electricity works. 


Neweastle-upon-Tyne, — November 8th. 4 triple- 
expansion direct-coupled 3,000-н.р. engine for the Corporation 
tramways station. Mr, A. E. Le Rossignol, general manager and 
engineer. Deposit for specifications £3 3s. Вее “ Official Notices 
to-day, 


Paris.—October 27th. Competition for supply and 
installation of motors, pumps and generators for water-works, 
Apply Hotel de Ville, Paris. 


Santiago de Cuba,—November 15th. The Municipality 
of Santiago de Cuba is open to receive offers for installing an electric 
lighting system in the town. 


Shanghai.—October 30th. (a) Two 500-Kw. steam 
alternators ; (b) switchboards ; (c) two condensers and pumps. See 
“Official Notices ” September 12th. 


Spain.— October 19th. Tenders are being invited until 
the 19th inst. by the municipal authorities of Irun (Guipuzcoa 
province), for the concession for the electric lighting of the town. 
Tenders are to be sent to El Secretario del Ayuntamiento de Irun 
(Guipuzcoa), whence particulars may be obtained. 


Spain.— October 90tb. The municipal authorities «f 
Bonilo (province of Albacete) are inviting tenders until the 20th 
inst. for the concession for the electric lighting of the town during 
a period of 20 years. Particulars may be obtained from, and 
tenders are to be sent to, Hl Secretario del Ayuntamiento de 
Bonillo (Albacete). 


St. Petersburg.— November 1st (14th). The T.C. 
inviles tenders for the reconstruction of the three town tramway 
lines, hitherto worked by horse taaction, with electrical power, and 
the construction of an electric station. The terms of the tender, 
also application forms with particulars, will be sent free at 
once either by post or wire. The last date for the production 
of projects and offers ig as above, and applications should be 
addressed : Stadt Amt, Bt. Petersburg, Russia. 


Sunderland.—November 2xth. Steam dynamo, three- 
phase motor-generators and transformers, and switchbuards. Bee 
" Official Notices " to-day. 

Swindon.—October 29th. 
“ Official Notices " to-day. 


Tien- Tsin, — November 80th. The  Munici]al 
Secretary at Tien-Tsin is calling for proposals for the lighth g of 


the British concessions by electricity. See this column for August 
15th. 


Wakefield.— October 18th. Electrical installation for 
the old work house buildings for the Guardians. Clerk, Union 
Offices. Specifications, one guinea, 


. Wigan.— October 20th. (a) Electrical equipment of a 
thort ler gth of new tramway and a portion of the existing line; (b) 
construction of same; (c) 18 Logie cars, double-deck, four motor, 
Sce “ Official Notices " September 26th. 


Electricity meters. ^ See 


* 


CLOSED. 


Bexley.—The U.D.C. has given a contract to Messrs. 
Johnson & Phillips, for switchboards at £1,049, and for trans- 
formers, pillars, &c., at £1,155. 


for electric light fittings for the Market Tavern and the Trevelyan 
Hotel, at a cost of £170 15s. 


Gravesend.—The Т.С, on October Nth accepted the 
tender of Messrs. Gardener & Co., for wiring the market and 
municipal buildings for the electric light at £396. The Alliance 


Huddersfield.—The Tramways Committee has accept d 
the following tenders :—For copper bonds, F, A. B. Low; points 
and crossings, Askham Bros, & Wilson; 1 and j in. racking, J. W. 
pee & Co.; cement, Otto Trechmann, Ltd.; pitch and oil, Henry 

ison. 

The tender from Mr, R. Nuttall for the reconstruction of the 


permanent way of four extensiong within the borough has also been 
accepted. 
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Liverpool. — The T.C. has accepted the tender of 
Messrs. Galloways, Ltd., of Manchester, for the supply of 14 
Lancashire steel boilers for the electric light stations, at £735 each. 


Newport (Mon.).—4An order has been placed with Messrs. 
Markham & Co. by the Corporation Electricity Committee for a 
third engine for their power station, Messrs. Markham's tender 
being £4,200. The same firm are to be paid £100 as compensation 
for delay in accepting delivery of two engines previously contracted 
for, and for warehousirg them. 


Peterborough.—Messrs. Pritchetts & Gold have obtained 
а contract for a storage battery of 240 ceils to be used in con- 
nection with a Crompton automatic reversible booster for the 
Corporation's new traction station. 


Portsmouth.—The T.C. has endorsed the recommenda- 
tion of the Tramways Committee that the tender of the Britannia 
Co., £90, be accepted for the supply of overhead line material. 
The other tenders were :— Electric Tramways Equipment Co., Ltd., 
£83 15s.; Macartney, McElroy & Co., £90; Dick, Kerr & Co., £90; 
R. Blackwell & Co., £100 16s. 


Rughy.—The U.D.C. has accepted the tender of the 
British Thomson-Houston Co., for the supply of engines, dynamos, 
and switchboard for the new electricity works. 


Stepney.—The M.B.C. bas accepted the tender of 
Messrs. J. & H. Gwynne for 8 centrifugal pump for the electricity 
works, at £58 12s. 


FORTHCOMING EVENT. 


Tuesday, October 21st.—At 2 p.m. Institution of Junior Engineers. 
Visit to the London Bridge Widening Works.“ 


REVIEW. 


Modern Iron Foundry Practice, Part I. By G. R. Barr. 
London: The Technical Publishing Company, Limited. 
1902. Price 5s. 


This volume is intended to meet the existing want of a 
manual on this subject, and is of interest mainly to tho:e 
engaged in iron foundries. There is, however, a good deal 
of matter relating to electrical apparatus, such as crancs, 
fans, lifting magnets, &c., which appeals to electrical engi- 
neers. Illustrations and particulars are given of scme cf 
these valuable aids to foundry work. As was inevitable, the 
electric driving of cranes is eulogised as being far in advance 
of all other means for the purpose, and it is pointed out that 
owing to the introduction of electricity primarily for this 
object, it has obtained a firm foothold in the foundry, 
where it is now made use of for all kinds of purposes. 

The bulk of the volume deals with actnal foundry equip- 
ment, materials and processes, in a most practical manner, 
and the volume it will no doubt form a valuable addition 
to the engineer’s library. 


NOTES. 


. Will.— The estate of the late Mr. Arthur Dennis (W. F. 
Dennis & Co.) is valued at £32,582 gross, and £29,862 net. 


Institution of Electrical Engineers (Manchester 
Section).—The Committee of this section for the approaching 1902 
— 1903 session is as follows:— Past- Chairmen: Dr. Edw. Hopkinson, 
С. Н. Wordingham. Chairman: Hardman A. Earle. Vice- 
Chairman: Edw. W. Cowan. Members: Dr. F. H. Bowman, S. V. 
Clirehugh, A. A. Day, C. M. Dorman, W. P. J. Fawcus, A. S. Giles, 
J. S. Highfield, H. Lindley, G. F. Metzger, A. B. Mountain, Dr. 
C. H. Lees, C. D. Taite. Mr. Cowan bas vacated the post of 
honorary secretary, and, as above stated, bas been elected vice- 
chairman. Mr. P. A. Ramage, Salford Iron Works, Manch ester, is 
the new hon. secretary and treasurer, and all communications 
relating to the section should in future be addressed to him. The 
last report states that, if sufficient students come forward next 
session, it is proposed to form a students’ sub-section. 


————————————É A 


Institution of Civil Engineers,— The Council of the 
Institution of Civil Engineers has, in addition to the medals and 
prizes given for communications discussed at the meetings of the 
Inatitution in the last session, made the following awards in respect 
of other papers dealt with in 1901—1902 :—A Telford gold medal 
to J. Macfarlane Gray (London); a George Stephenson gold medal 
to R. Price-Williams (London); a Watt gold medal to W. Bell 
Dawson, M.A., D.Sc. (Ottawa); Telford premiums to W. R. Cooper, 
M.A., B.Sc. (London), E. M. De Burgh (Sydney, N. S. W.), George 
Wilson, D.Sc. (Manchester), Frank Oswell, B.A. (Buenos Ayres), 
A. W. Brightmore, D.Sc. (London); a Crampton prize to C. D. H. 
Braine (Mowbray, Cape Colony): the Manby premium to B. W. 
Ritto (Cape Town). For students’ papers the awards are:—A 
Miller scholarship (tenable for three years) and the “James 
Forrest" medal to H. F. Lloyd (Birmingham) ; Miller prises to 
J. C. Collett and W. H. C. Clay (London), H. C. M. Austen 
(London), A. M. Arter (London), Robert Bruce (Manchester), L. F. 
Wells, B.Sc. (Manchester), W. H. McLean (Glasgow). 


Shock Fatalities,—On the 7th inst. a pitman in the 
Philadelphia Pit, Durbam, received a fatal electric shock from a 
cable that had been broken in the pit by a fall of stone. The 
deceased man (TLos. Bellemy) was working in the pit, when a tub 
got off the line, and he went to help another man to get it on again. 
While they were working, aslight fall of stone came away from the 
face of the coal, and fell on to the electric cable, enapping it; 
one part of the cable springing back struck Bellamy on the 
left arm, and he received an electric shock, and almost immediately 
felldead. At the inquest Dr. D. R Boyle said that death was due 
to paralysis, following on an electric shock. Mr. Austin Kirkup, 
manager, said the cable was insulated by india-rubber, and there was 
no fault until the stone came away. A verdict of accidental death 
was returned, no blame being attachable to anyone. 

Early in September a coolie, Juggoo Gowala, working on tbe 
platform of a telescopic ladder at Calcutta, received a fatal electric 
shock by coming into contact with the wires of the Calcutta Elec- 
tric Supply Corporation. He was stooping under the wires when 
his back touched both the positive and negative wires, and he fell 
down senseless. The medical evidence showed death to be due to 
sudden failure of the heart, caused by electric shock. 

At Melbourne recently a bricklayer named Fellows was removing 
his coat to set to work upon cleaning out a transformer pit, and in 
stretching out his left hand, unwittingly touched a live wire, and 
succumbed to the shock. His brother, who was at work with 
him, attempted the work of restoration, but without success. 
Fellows's left hand was badly burnt, and there was a large patch 
on the back of his head. 

On 10th inst. a man named Joncs, who was employed by 
Callender’s Co. repairing a feeder pillar for the Sutton Coldfield 
Corporation, received a fatal electric shock. 


The Glasgow Tram Accident.—The Board of Trade 
report on the car collision which occurred in Renfield Street, 
Glasgow, on September 6th has been published, but space will not 
allow us to reprint it this week. It will duly appear in our next 
issue. The report goes to emphasise the important lesson of “ the 
necessity of baving highly trained and intelligent, level-headed 
men as drivers.” When one of the drivers was confronted with an 
emergency, Major Druitt thinks it probable that he “ failed to ше 
properly the brake especially provided for an emergency." 


South African Trade.—Messrs. Ben Morgan and 
T. N. Jenkin, who тесеп у returned from their South African trade 
tour, submitted their reports at a meeting of the South African 
Trade Committee held at Palace Chambers, Westminster, on 8th 
inst. Mr. John Lockie, J.P., presided. Mr. Ben H. Morgan, the 
Engineering Trades Commissioner, stated that there were enormous 
opportunities for trade in engineering lines. In regard to the 
industiy of the Rand, be was of opinion that a large quantity of 
mining and electrical machinery of all kinds would be required. 
Bright prospects were held out to manufacturers of steam engines 
and general tramway and lighting equipment for towns. He dealt 
in detail with the prospects of trade in iron and steel constructional 
work. He foundthat German and American competition was every- 
where very keen, and, although the prospects of trade were so good, 
business could only be obtained by enterprise and pushfulness, and 
a thorough appreciation of the requirements of the market. He 
hoped that the exposure of antiquated methods of business in bis 
report would open the eyes of British manufacturers and traders, 
and help to bring about a better condition of things. 


Düsseldorf Exhibition.—The Berlin correspondent of 
a financial contemporary says that an Anglo-American Industrial 
Co. at Buenos Ayres has sent a Commission to inspect the Diissel- 
dorf Exhibition, and that as a result of the visit this Commitsion 
has placed large orders with several German firms. Thyssen & Co., 
at Muelheim-am-Rhein, are said to have received a large order for 


iron pipes; the Aschen Electricity Co. is to supply an electrical 


central station and some electric motors. The Frankfort Machine 
Works, Wiesche & Scharffe, has received a commission to supply 
beavy electrical lifts and cranes; the Schwiderski firm at Leipzig 
is to supply two powerful steam engines, and the Diisseldorf- 
гаша Tubular Boiler Works аге to provide the steam installation 
work. 
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Obituary.— The inquest into the cause of the death of 
Dr.J. H. Gladstone, F.R.S., to which we referred last week, showed 
that he was found dead on the floor of his study at Bayswater. 
It seems that he had just previously returned home on Monday 
evening, last week, from a meeting of the Christian Evidence 
Society over which he had been presiding. The medical evidence 
showed that there was extensive old pleurisy on the left side, so 
that he could hardly use one lung. The valves of the heart were a 
little diseased. Death was due to syncope from a weak heart and 
old pleurisy. 

We regret to record the death of Mr. Joseph Beattie, a partner 
in the firm of Warren, Beattie & Co., electrical engineera, Middles- 
brough, at the early age of 27 years. Mr. Beattie had been ill for 
some time past. 

The death is announced, as having occurred on 13th inst., of Mr. 
Peter Brotherhood, the well-known high-speed steam engine builder, 
of Belvedere Road, S.E. Mr. Brotherhood, who was 64 years of 
age, passed away at his residence in Hyde Park Gardens. 


Personal, — Mr. J. H. Leake has been appointed 
mechanical and electrical engineer to the West Riding of Yorks 
Asylams Committee. 

The London Gazette for Friday announced that Lieut. A. P. 
Trotter has resigned his commission in the Electrical Engineers, 
R.E. (Volunteers). | 

Mr. Ernest Browne, lately with Mesars. Ernest Scott & Moun- 
tain, of Newcastle-on-Tyne, and district engiueer and manager for 
the National Electric Wiring Co., Ltd., of Victoria Street, West- 
minster, S.W., has accepted a position with the Britannia Electrical 
Works Co., of St. Martin's Lane, W.C., as chief assistant engineer. 

The Referee says: Mr. G. Applebee- Poynton, the electrical engi- 
neer to the Gaiety Theatre, is one. of the few members of the 
theatrical profession to receive the Coronation medal. Company- 
sergeant Major Poynton was the senior N.C.O. of the Corps of 
Electrical Engineers R.E. Volunteers on duty for the Coronation 
procession on August 9th." 

We understand that Mr. A. A. King, who has been chief 
representative for Messrs. Veritys, Ltd., of Manchester, has 
severed his connection with that firm. 


Exhibition at Grimsby.—Under the auspices of the 
Grimsby Electric Lighting Committee, an interesting exhibition 
was held at the Town Hall last week, with a view to showing that 
electricity can be utilised not only for illumination, but for heating 
and cooking purposes. The E.L. Committee, the tramway com- 
pany, and other tradesmen who deal with electric plant had stalls 
and exhibited their particular wares. The whole of the arrange- 
ments were successfully carried out under the able guidance of Mr. 
Vignoles, the borough electrician, and his ste ff. 


Electricity for Heating.— The town of Davos is con- 
sidering a scheme for the abolition of all the ordinary forms of fuel. 
It is proposed to erect an extensive electric plant at the contluence 
of two large mountain torrents, whose united waters will supply the 
necessary motive power. The first cost of the installation is esti- 
mated to be 84 million francs. Already electricity is used for 
lighting and motive power, and in many villas for cooking and 
‚ beating, and in one of the largest bakeries. The idea is to do away 
with all contamination of the air by the use of fuel. 


Appointments Vacant,—An_ electric meter-testing 
assistant for the Corporation of London, at £200; -engineer-in- 
charge for Newport at £2; an outside superintendent for Ilford at 
£150. See “ Official Notices” to-day. 


. The Manchester Municipal School of Technolory.— 
There was a brilliant assembly at the opening of this Institution on 
Wednesday, by the Prime Minister, the Right Hon. A J. Balfour. 
The Gord Mayor (Alderman Hay), who is chairman of the Technical 
Iostruction Committee of the City Council, accompanied by the 
Town Clerk, waited upon Mr. Balfour at the Queen's Hotel shortly 
after 11 o'clock, and drove with him to the new building in Whit- 
worth Street. Accommodation was provided for about 800 guests, 
who gave the Premier a very hearty reception. The right hon. 
gentleman opened the main door of the building with a gold key, 
which was presented to him by the Lord Mayor in the name of the 
Corporation. | 


Yorkshire College Engineering Society.—On Monday 
evening last Prof. John Goodman, M. I. C. E., delivered his presi- 
dential address and inaugural paper at Leeds on “ Engineering in 
Canada and the United States." 


Fire.—An electric organ at the East. United Free 
Church, Aberdeen, has been destroyed by fire, fusion of wires being 
the alleged cause. 


For Sale.—The Wakefield B. of G. offer a battery of 
60 E. P. S. accumulators, and booster for charging same. Ѕее Official 
Notices” to-day, 


THE CENTRAL STATION ENGINEER. 


Мв. R. WHEELER has resigned the position of mains superinten- 
dent under the Southport Corporation, and Mr. W. GREEN has been 
promoted by the Electricity Committee to the post, his salary being 
advanced from £130 to £143 per annum. Mr. W. WHITNEY has 
been appointed assistant mains inspector. 

The Bristol Corporation Electricity Committee has appointed 
Mr. W. B. Morean as mains engineer (in succession to Mr. 
JENKINS), at а salary of £156 per annum, and Mr. A. J. CROWTHER, 
of Leeds, as assistant mains engineer, at £130 a year. 

Mr. R. N. Torry has been appointed chief assistant engineer, 
and Mr. T. R. Stancomse, of Plymouth, engineer-in-charge, at 
Wimbledon electricity works. 

Mr. A, C. GILBERT has been appointed assistant electrical engi- 
neer at Ilkeston by the T.C., at an annual salary of £110 per annum. 
There were 37 applicants, 

Mr. A. E. Вавкев, station superintendent at East Ham Elec- 
tricity Worke, has resigned, and taken up the post of engineer to 
the Bexley District Council (a new undertaking which is in course 
of construction) Mr. W. R. ELLIOTT (senior shift engineer) has 
been appointed station superintendent in placeof Mr. Barker. 

The electrical engineer at Heywood, Mr. W. S. Јонмвтох, has 
resigned his position, having obtained a more lucrative appoint- 
ment in the Midlands. | 

On Friday last, Mr. Опневт R. Spurr, assistant engineer to the 
Ilford Urban District Council, was presented by the staff and 
employés with a marble clock, suitably inscribed, on the occasion 
of his marriage. Mr. ARTHUR H. Suaw, the resident electrical 
engineer, made the presentation. 

Mr. J. S. Frain, who has had charge of the City of Durham works 
of the County of Durham Electrical Power Distribution Co., has 
been promoted to the head offices at Surrey House, London, and his 
place at Durham has been filled by Mr. W. H. Jav, from Gateshead. 
The company have obtained their order for the construction of the 
tramways from Durham to Brandon, and the work is being forwarded. 
It is hoped that the lines will be opened during the ensuing year. 

Mr. RALPH Lomax, an assistant at the Darwen electricity works, 
has resigned his position, in order to take up duties as shift engi- 
neer at the Stockport electricity works. 


NEW COMPANIES REGISTERED. 


Rangoon Electric Construction Syndicate, Ltd, (75,041).— 
Thie company was registered on October 6th, with a capital of £1,000in £1 
shares, to apply for and obtain from the proper authority in Burmah соп. 
cessions and powers for constructing and working electric tramways and elec- 
tric lighting works, and to turn the same to account. The first subscribers 
(each with one share) are :-H. Howseman, 7, Queen's Garder s, W., solicitor; 
A. Jones, 54, Grantham Road, Stockwell, S.W., clerk; H. E. Brandt, 25, Cam- 
bridge Street, Eccleston Square, S.W., solicitor; F.C. Farrow, 7, Ossington 
Street, Bayswater, W., clerk; G. W. Farrow, 54, Lysias Road, Balham Hill, 
S.W., clerk; J. E. Waller, 29, Great George Street, SW., civil engineer; and 
L. B. Aynlay, 269, High Road, Leyton, Essex, clerk. No initial public issue, 
The number of directors is not to be less than three nor more than five; M. F, 
Kindersley is one of the first; no qualification required. 


D. Stewart & Co. 1902), Ltd. (5,192).— This companv wai 
registered in Edinburgh on October 8th, with a capital of 480, 000 in £1 shares, 
to purchase the business, property and effects of D. Stewart & Co., Ltd. (now ia 
liquidation), and to carry on the business of engineers, millrights, boiler 
makers, electricians, machinists, coppersmiths, founders, iron and steel mann- 
facturers, makers of motore, motor cars, Carriages, launches and vessels, ship- 
owners, shippers, brokers and general merchants. The first subscribers (each 
with one share) are:—J. Beardmore, Parkhead Forge, Glasgow, engineer: D, 
Girdwood, Parkhead Forge, Glasgow, steel manufacturer; W. D. Beil, London 
Road Iron Works, Glasgow, engineer; D. McPhun, London Road [ron Works, 
Glasgow, secretary; A. M, Downie, London Road Iron Works, Glasgow, enci- 
neer; A. M. Mitchell, 160, W. George Street, Glasgow, writer; and J. B. Pater- 
son, 150, W. George Street, Glasgow, writer. The number of directors is not to 
be less than two nor more than seven; the first are W. Beardmore and J. 
Beardmore; qualification, £1,000; remuneration as fixed by the company 
Registered office, London Road Iron Works, Glusgow. 


Simpson Bros. (of Hapton), Ltd. (75,071).—This company 
was registered on October 9th, with a capital of £6,000 in £1 shares, to acquire 
and carry on the business of electrical and mechanical engineers carried on by 
W. FitzAllen Simpson at the Electrical Works, Hapton, and at Curzon Street, 
Burnley, Lanes., as "Simpson Bros.,“ and to carry on the business of manu- 
facturing electricians, mechanical engineers, manufacturers of machines, 
articles and things used or required in the generation and utilisation of elec- 
tricity or electrical energy, с, The first subscribers (each with one share) 
are :—W. FitzAlien Simpson, Oakleigh, Hapton, near Burnley, electrical engi- 
neer; Mrs. I. Simpson, Oakleigh, Hapton, near Burnley; Miss I. Sirupson, 
Oakleigh, Hapton, near Burnley; J. Hartley, 65, Victoria Buildinge, Man- 
chester, engineer; W. Hudson, 9, Curzon Street, Burney, book keeper: J. F. 
Heap, 12, St. James's Row, Burnley, chartered accountant; and Mrs, M. Crook, 
Shuttleworth Hall, Haptop. near Burnley. No initial public issue. The first 
directors are W. FitzAllen Simpson and Mra. I. Simpson; quaiiticati. n, one 
share. Registered oftice, Electrical Works, Hapton, Laucs. 


Electric Mercantile Agency, Ltd. (75,039).—This company 
was registered on October 6th, with a capital of £1,200 in £1 shares, to carry on 
the business of an eleciric light company, and of elec:ricians, electrical, 
mechanical and general engineers, suppliers of electricity, manufacturers of 
electrical apparatus, Kc, The first subscribers (each with one share) are:— 
J. D. Bancur, 5, Warwick Court, High Holborn, W.C., merchant; A. H. Dibley, 
12, Cornfield Terrace, Eastbourne, typ'st; A. E. Barnard, 277, Lewisham High 
Road, S. E.; E. Hudson, 4, Ledbury Road, W., gentleman; H. Jewers, Birch 
House, Hayward’s Heath, Sussex, director; W. Hudsen, 38, Hornsey Park 
Road, Hornsey, N., clerk; and D. S. Anderson, 22, Summerhill Road, N., clerk. 
No initial public issue. The number of directors is not to be less than two nor 
more than five; the subscribers are to appoint the first; remuneration as fixed 
by the company. 
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OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Morthyr Electric Traction and Lighting Co., Ltd. (57,908). 
—This company’s annual return was filed on July 26th, when 6,000 ordinary and 
6,000 preference shares had been taken up out of a nominal capital of £100,000 
divided into 10,000 ordinary and 10,000 preference shares of £5 each. £5 per 
sharu has been called up, resulting in the receipt of £60,000. Mortgages and 
chai ges, £30,000. 


Electrical Oil Refining Co., Ltd. (48,126).— This company’s 
annual return, made up to July 80th, has been filed. 4,875 shares have been taken 
up ont of a nominal capital of £5,000 divided into 5,000 shares of 21 each. £1 per 
share has been called up on 882 shares, resulting in the receipt of £833. £8,493 
is considered as paid on 8,493 shares. No mortgages or charges. 


t. Helens Cable Co., Ltd. (62,471).—Iesue on September 
19th, 1902, of 45, 000 second debs. (10 of £500 each), part of a series to secure a 
total sum unlimited in amount, Date of resolution authorising present issue: 
Ser tember 18th, 1902. Property charged: The company's undertaking and 
property, present and future, including uncalled capital. No trust deed. 
Persons entitled to the charge: W. W. Pilkington, 8t. Helens (£2,500), and J. 
E M: Helens (22,500). Total amount previously issued of same series: 

1, 


Lymington Electric Light and Power Co., Ltd. (57,985).— 
A tr st deed, dated September 26th, 1902, to secure £20,000 debentures, has 
bern registered. Property charged: The land, buildings, machinery, works, 
plant, effects, undertaking ard property of the company, present and future, 
Inc...ding uncalled capital. Trustees: W. B. Hopkins, Clun House, Surrey 
Street, WC.; and F. E. Gripper, Broad Sanctuary Chambers, West- 
minster, 8.W. 


Uxbridge and District Electric Supply Co. Ltd. (72,706).— 

Iss1.e on September 80th of £1,000 debenture (10 of £100 each), part of a series 

. ere» ted by resolution of directors dated July 18th, 1901, to secure a total sum of 

£2 ,000. Property charged: The company’s undertaking and all its property, 

present and future, ircluding uncalled capital. No trust deed. Total amount 
previously issued of same series, £12,500. 


Walker & Hodgetts, Ltd. (67,312).— This company's annual 
return was filed on September 25th, when £00 preference and 2,000 ordinary 
shares were taken up out of a nominal capital of £5,000 in 9,000 preference and 
8,0 0 ordinary shares of £l each. £1 per share has been called up on 500 pre- 
ference and 1,000 ordinary shares, resulting in the receipt of £1,500, 1,000 
ordinary sbares are considered as fully paid. No mortgages or charges. 


CITY NOTES. 


Cuba Submarine Telegraph Co. 


Tne directors’ report for the half-year ending June 30th, 1902, to 
te presented at the meeting on Octob2r 22nd, 1902, reads as fol- 
lows:— 


The total receipts for the six months were £14,682 16s. 4d., while the expenses 
&iiounted to £5,788 48. Id., leaving a balance of £8,894 12s. 3d., to which has to 
Le ndded £4,590 6s. 4d. brought forward from last account, giving a total of 
41:5,484 188. 7d. to be dealt with. The sum of £2,752 78. has been added to the 
reserve fund, which now stands at £129,000, after deducting 45, 752 7s., the cost 
of the repairs to the Cape Cruz-Santiago cable. The dividend on the pre- 
fe ence shares will absorb £3,000, and leave £7,782 lls. 7d., out of which the 
directors recommend the payment of а dividend at the rate of 4 
per cent. per annum on the ordinary shares, free of income-tax ; 
the balance, £4,582 118. 74., being carried forward to the current half-year. 
The cables have continued in good working order since the date of the last 
геј ort. The directors regret that no reply har yet been received from the 
С: vernment of the United States regarding the payment of the claim for 
d: inage done to the cables during the Spanish-American war. With regard to 
tle claim for payment of the subsidy of £2,000 per annum in respect of the 
Cc nst cables, now in arrear since January, 1899, the company's representative 
8! Havana has, in view of the establishment of the new Government in Cuba, 
been instructed to make the necessary application for payment in accordance 
with the company’s concession. The appeal of the West India and Panama 
Telegraph Co. against the order of the Court of Appeal confirming the judgment 
of Mr. Justice Farwell, was heard by the House of Lords on June 20th and 
2rd, and resulted in the appeal being dismissed with costs, thus terminating in 
this company’s favour the litigation instituted in February, 1998. with respect to 
the construction of the agreement between the two companies dated January, 
31-t, 1170. The retiring director is Mr. Alexander G. Low, who, being eligible, 
offers himself for re-election. Messrs. Gane, Jackson, Jefferys & Wells, C.A., 
the auditors, also retire, and offer theinselves for re-election. 


New Issue.—The Windermere and District Electricity 
Supply Co., Ltd., has been making an issue of £20,000 44 per cent. 
first mortgage debenture stock, of which £17,700 was offered at par. 
The list of subscriptions was to close on or before Thursday. 


Indo-European Telegraph Co.— The directors have 
declared an interim dividend for the half-year ended June 30th at 
the rate cf 5 per cent. per annum. | | 


STOCKS AND SHARES. 


Wednesday Evening. 


Wirz the coming of Autumn there should also arrive, according to 
all Stock Exchange tradition, an accession of business as a herald 
to the more active markets which are popularly supposed to be with 
us through the winter. So far the tradition shows no signs of being 


fulfilled this year, for the state of trade in the House ie woefully 
slack, and the unanimity of opinion in all sections of the markets is 
as remarkable as the cause of it is regrettable. Great expectations 
were built upon the opening of Parliament somé few weeks back, 
but even that event has lost its magnetism, and members of the 
Stock Exchange are at a loss to know in which direction to turn in 
the hopes of better times. Interest of electrical affairs, however, 
continues to expand, and while the Supply and the Telegraph 
sections complain of inaction, there is plenty to occupy the minds 
of those closely concerned with railway and other traction enter- 
prises. j ; | 

Central London Deferred, by its rise of a point, has overtaken the 
quotation for the company's Ordinary stock, which shows no cbange 
on the week. Sir Henry Oakley's spirited defence of the company's 
policy has even led to some hopes that the Central London may, 
after all, be permitted to accomplish its scheme of а circle. It may 
be suggested to the directors that while they deserve all praise for 
their perseverance in the wider aims, yet the condition of the exl.ting 
line should also receive their continual attention. Despite the talk 
about new ventilation arrangements, the atmosphere of tbe Two- 
penny Tube seems to grow more vitiated every week. Central 
London stock has risen, but City and South London Ordinary shows 
a small decline, due to the apprehensions of what may be the out- 
come of the competition when the South of London tramways start 
work in good earnest. Important changes are taking place in the 
management of the London and South-Western, the parent of the 
Waterloo and City line. It is thought that the new comers will 
devote themselves seriously to the question of electric traction on 
the South-Western system, and Mr. Evelyn Cecil's appointment is 
especially hailed as the probable percursor to & radical change in 
the manner of haulage now adopted by the company. Since it is 
the SoutL-Western Railway whose traffics are liable to be most 
severely cat into by the enterprise of the.London United Tramways 
Co., stockholders in the former should be thankful to know that 
there is at least a prospect of the competition being met with energy 
and skill. | 

The Preference shares of the Tramways Co. have now 
improved to nearly 12, the partly-paid being 9, while the two 
Debentures are quoted at 108 and 82 for the fully and part-paid 
stocks respectively. Dealings are fairly active in British Electric 
Traction issues, and the Ordinary shares are 4 better. Brush shares, 
on the other hand, again display weakness, the unmarketability of 
the shares becoming still more pronounced. A general grumble 
goes up that of the four kinds of British Electric Traction now in 
circulation only one class enjoys that official quotation which gives 
an added value to the shares. So far as dividends go, all the 


 Tractions now dealt in are equal, but the delay which has taken 


place as regards obtaining an official quotation places all but the 
one class at a disadvantage, and it is high time that those who are 
responsible for the matter should see it through the committee 
room of the Stock Exchange which deals with such affairs. © 


Electricity Supply shares show a single change, Westminster | 


Ordinary having added 10s. to their quotation. Otberwise the list 
is colourless. The Edmundson Co. is seeking powers to issue fresh 
capital in tle shape of both Ordinary and Preference shares, ard 
there is no doubt that the increase will be duly sanctioned by the 
proprietors. А little business is afoot in the “City Undertaking” 
Preference shares of the Charing Cross and Strand, and the priee is 
a shade under the par value of £5. A few City of Londons 
changed hands the other day at 103, which is really an outside 
price, while Chelseas can be bought at a fraction within 5j. Pro- 
vincial shares have lapsed into quietude again, and there are го 
important alterations to record. | 


In the Telegraph division, a harder tone has come over the Angl- 
American Co.’s stocks, notwithstanding the every-other-day weak. 
ness of the Yankee railroad market. Naturally, prices have thrown 
an unusual amount of business into the telegraph company's hands 
of late, and evidently some of the speculative investors are beginning 
to appreciate the fact. While the deferred stock of the Anglo- 
American Co. is unchanged at 73, the two other issues both show 
rises of a point apiece, and whereas it was almost impossible to sell 
the Preferred at 92 a week or two back, the stock is now commanding 
93 andlupwards. Directs are about the same, and Submarine Cables 
Trust remains unaltered, but Globe Preference are again being sought 
by the cautious investor, and the shares are 5s. up. Commercial Cable 
Debenture stock has improved 1 per cent. In the Eastern grovp, 
the only recordable change is one of a small shrinkage in Eastern 
4 per cent. Debenture stock. 


Turning to the Miscellaneous Market, British Insulated Wire 


shares pursue the erratic tenor of their way by recovering the 
sharp fall which overtook them last week, but Crompton's have 


eased off again, and General Electric Debenture is a trifle easier. 


Telepbone varieties are steady, but there is nothing doing in them. 
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SHARE LIST OF ELECTRICAL COMPANIES. 


TELEGRAPH AND TELEPHONE COMPANIES. 


Stock 


Business done 


i 
e | m Closing Closing 
NAME. PE Dividends for the last Quotations Quotations week ended 
dl Е three years. Oct. 8th. Oct. 15th, | Oct. Dtb, 
E | | — — ͥ —— — —— e t 
1899. ' 1900. | 1901. Highest Lowest. 
African Direct Telegraph, 4% Debs. E P be м ..| 100 "T te s 98 —102 98 —102 pi da 
Amazon Telegraph сор в shares, Nos. 1 to 25,000 e ш: ae 10 ы P m 4 44 
Do. do. 5 % Debs., Nos. UNE ee Ret > w КЕ 100 x са ws 70 — 80 70 — 80 
788, Anglo-American Telegraph .. M T Ad is .. | Stock | 73/6 34% 61s. 47 — 50 48 — 51 193 | 
8 Do. do. do. 6% Pref. i T 25 a .. | Stock 6 « 6 % 6 96 91 — 93 92 — 94 92 
8105 Do. do. do. Deferred l. Stock 1 18. 58. | as. 71— 77 71— 72 7 fi 
44000 Chili Telephone, Nos. 1 to 44,000 .. ua vi 9s P 8 5 4% 5% Боо; 91— 4 — 4 М 
| 18,859,900$ | Commercial Cable . 3100 | 8% | 8&8 | в Ф | 160 —170 xd 160 —170 » К 
1,941,209 с 3 dS. Bterling 500 year 4 4 % Deb. Stock Red. E .. | Stock г ; " 93 — 96 xd 94 — 96 953 ; 95 
і 16,000 u elegrap 5 T 10 7 96 115 4% - is 
бй | pe „10% Pret. ОНЕ 2 : . 13 — 115 1 — 145 , t 
12, irec renis elegrap $3 ate T me . 4% 4% 4% 24— xd 2 xd 25 
i 6,000 do. 10 % Cum. Pref. et fx М E 5 7 js 7.— 8 ха 7 — B xd T 
60,7101 Direct Gaited States Cable 20 34% 3176 x 104— 11 104— 11 107 T 
! 96,800 Direct West India Cable, 44% Reg. Deb., within Nos. 1 to 1 ‚200, Red. | 100 .. к Ys 100 — 109 100 --108 um us 
, 4,000,000 | Eastern Telegraph, Ord. Stock ‚| Stock | 7% 1% 7 96 125 — 130 125 —130 p 1254 
1,955,565 Do. 94 % Pref. Stock Ке - .. | 100 Ж : ut 90 — 93 90 — 93 91 
| 1,534,645 Ро. o5 Mort. Deb. Stock Red. S0 ..] Stock |... . 107 —110 106 —109 Е v 
800,000 | Eastern P enean Australasia, and China Telegraph us - 10 T% 1% 7% 12 — 124 12 — 124 128 128 
290, 0001 4% Deb. Stock Stock |. $ » 107 —110 107 —110 107 5 
900,000 | Eastern Hr South African Tele., 4% Mt. Db., Nos. 1 to 3, 000, red. 1909 | 100 54 -" m 99 —102 99 — 103 Р T 
200,000? Do. do. 4% Reg. Mort. Debs, (Mauritius Sun) 1 to 8,000 25 5 ^ ks: 101 — 104 X, 101 —104 % ee 
i 180,227 ' Globe Telegraph and Trust .. : 10 53% 54% 54% 94 — 10 94- - 10 9; 93 
180,042 Do. do. 6 % Pref. - 25 i и Ку 10 КУ " s 13} -- 13} 134 -- 14 i5] 13, 
150,000 | Great Northern Telegraph, of Copenhagen 10 123% 15 % | 15% 27 — 23 27 — 28 ai ба 
70,000 Halifax and Bermudas Cable, 43 % 1st Mort. Do ia Nos. ! 100 Е » Fl 100 — 108 100 —108 7 
17,000 | Indo-European Telegraph . . 25 |10% |10% |10% 89 — 42 88 — 42 414 
! 100,000! London Platino-Brazilian Telegraph, 6 % Debs. ae gs ..| 100 dr ps "i 101 —105 101 —105 es 
72,680 | Montevideo Telephone, Ltd., Ord. Nos. 1 to 72,680 ex - 1 24%, М! - — 1 — 4 P 
| 86,492 Do. do. 5 % Pref., Nos. 1 to 86,402 T д 1 5% ге ВЫ — 1 m 1 M - 
1,983,398 | National Telcphone, Pref. Stock .. 9s ..| 100 5 % 5 % 5 „ 93 — 95 93 — 95 944 931 
1,966,667 Do. do. Def. Stock З En $5 22 i .. 100 5 60 64 xd 55 — 57 55 — 57 T gs 
i 15,000 Do. do. 6 % Cum. Ist Pref. oe si е - к 10 6% 6% 6% 124 — 134 124— 134 Ja 
15,000 Do. do. 6 % Cum. 2nd Pref. - 5 10 6 ^ 6 % 6 95 114— 12 11 12 ea 
250,000 Do. do. 5 % Non-cum. 8rd. Pref., 1 to 250,000 100 " 5 5 % 5 94 5 95 4 44— 5 5 
2000,00 | Do. do. 33 % Deb. Stock Red. ... | Stock 33% | 3455 | 8475 96 — 99 96 — 90 973 
600,000 Do. do. 4 % Deb. Stock Red. vis x 100 Ls 4% 4% 102 —106 102 —106 H- 
| 171,904 Oriental Telephone and. Elec. Nos. 1 to 171,504, fully paid is Ne 1 5% 6% 6 ?5. 1— 1 1 si 
Г 100,0001 | Pacific and European Tel., 4 % Guar. Debs., 1 to 1,000 T 100 » НЕ .. | 99 —102 99 —102 js 
11,889 Reuters е Mae ey IC ue 8 5% | 5% | 5% — 7 64— 74 E 
8,308 | Submarine Cables Trust ae te a V i .. | Cert. j. " ak 110 —120 110 —120 
58,000 | United River Plate Telephone Е т ve 85 3 7 96 7 96 1% 4 5} 4; 51 | 
40,000 Ро. do. 5 % Cum. Pref., Nos. 5 to 940,000 e 5 pi T = 44— 5 iC 5 
179,471 Ро. do. 5% Debs. .. з ‚. | Stock Ki "E bs 102 —105 102 —105 
15,609 , West African Telegraph, Bhares P 2 = 10 M gs BN — 4 
80,008 | West Coast of America, Nos. 1 to 30,000 and 58,001 to 58,008 ` 22 = М T 4 {— 1 i 
150,000! Do. do. 495 Debs., 1 to 1,500 guar. by Braz. Bub. Tel. | 100 2 т ne 98 —101 98 —101 98 - 
967,980 | Western Telegraph, Lid. "Nos. 1 to 207, 930 oe ; 10 1% 7% 71% 114— 12} 11{— 121 124 114 
75,0001 Do. 5 % Debs. 2nd series, 1908 T 155 ..| 100 T iu Ld 102 —105 102 —105 25 2 
400,000 Do. do. 4 о Deb. Stock Red. А "3 ..| 100 " 2 is 99 —102 99 —102 
88321 4 West India and Panama Telegraph .. ix oe 10 B% 4% n - 4 — 4 
84,568- Do. do. do. 6 0% cum. Ist Pref. a Sa 10 2: хе n 4 $ 4- 5 
4,669 . Do, do. do. 6 ор Cum. and Pref. : - 10 s "m ty 3 — 4 8— 4 
80,0004 | Do. do, do. . 8% o Debs., Nos. 1 to 1, 800. ..| 100 - е5 T 99 —102 100 —108 


30,000 | British Aluminium 7% Cum. Pref. pi Уз 5 10 | 806 . м4 1 — B— 43 - 
800,0001 Do. do. 5% Ist Mort. Deb. Stock Red. ee E .. | Btock 2% p - 88 — 88 83 — 88 s 5, 
100,000 | Britivty Electric Traction : M Е Ке m wes 10 8 96 9 96 9295 124— 134 18—14 134 134 
100,000 | Do. do. 6 % Cum. Pref. . e . 10 Y e 00 5 | 19}—18 124— 18 12} 1255 
600, 000 Do. do. 5 % Perpetual Debenture Stock ..  .. | Stock ОКУУ О 194 —127 124 —127 126 )24 
100,000 | British Insulated Wire Ord. . bs TS 5 | 20% 15 % 10 % 7 74 71-—- 84 8h 
100,000 Do. do. 6 % Cum. Pref. 25 vs m 5 $s Жы» ы, ued — 6 6 i 
50,000 Do. do. 44°, Ist Mort. Deb. Red.. - es ie 100 Ls zu ie | 102 —105 103 —106 
50,000 < Browett, Lindley & Co. (1699), Or 1. : . sd i i 21 8 9% | . | 188. to 15s. 135. to 15s. 
50,000 Do. ‘do. „ Cum. Pref... is es es £1 E 39 w 16s. to 16:6 16s. to 16/6 
105,731 BEER Electrical Engineering, Ord. 1 to 105,731 . : 22 ЯР 2 53 5 2 Nil 1 -- 14 
150.000 Do. do. Non- cum. 6% Pref... К - 2 6 % 6 9, 3 * 11— 1 1— 1 1} 
125,000! Do. do. ae % Perp. Deb. Stock . is .. | Stock vd : 100 --1 ; 100 —108 
125,0001 Do. do. % Perp. 2nd Deb. Stock Es .. | Btock 5 ay | 93 — 98 94 — 99 зу Б 
85000  Callender's Cable Construction shares . " E 5 15 % | 15% 0% 154— 164 1 1 164 16 
40,000 Do. do. do. 5 »% Cum, Pref. E Br uu T MOS: 51— 6} i а, 
90,0001 Do. do. do. 43 % 1st Mort. Deb. Stock Red. Stock Бе $ ЗЯ 100 —118 100 —118 - " 
1,860,014 | Central London Railway, Ore. Stock Stock I 4% | 104 —107 104 —107 107 1057 
494,099 Do. do. Y Pref. Stock. .... il] Stock | .. 14 | 101 —110 107 —110 1083 | 108 
494,993 Do. do. bei. doo. Stock „ | 4% | 1040 —107 15 —108 106 # 
1,880,000 | City and South London Railway  .. - 5 pu T .. | Stock | 1155 1196 2 9 72 — 74 Ті — 18 o 711 
85,000 | Crompton & Co., Nos. 1:10 85,000 з 7% 8 % | 14% 24— 8 21— 27 2 $t 
100,000! siiis ond Reg. Debs. 1 to 9000f £l, вава 2 100 —106 % 101 —106 % 
390261 | Edison & Swan United Elec. Light, , A,, shares, £3 paid, 1 to 99,961 5 | 6% ж» mE of 1 
17,199 Do. do. „A shares, 01—017,189 . 5 6 96 25% 1 1 
314,028: | Do. do. 4% Deb. Stock Red. 100 ЈА - ў | 74 — 7s 74 — "в 
100,0004 Do. do. 5% 2nd Deb. Stock Prov: Certs. all pd. 10  .. E NN 77 — #2 xd T — 
112300 | Electric Construction, 1 to 112,100 . 2 6% 6% 6% 1— 2 12— 2 
81,390 Do. do. 7 55 Cum. Pref., 1 to 31,390 998 b 2 | T id PE 2 8 | 2 8 
182,5001 | Ро. do. 4% Perp. Ist Mort. Deb. Stock eo | Stock | .. "PNIS 99 —102 | 99 —102 100 
25000 ! General Electric Co. (1900), 5 P Cum. Pref. "s : - - 10 | 5% | 5% 10 — 10h 10 — 103 E 
200,000 Do. до: 1 "Mort. Deb. € 5 dis .. | Stock |... "a ie. 100 --108 99 —102 101 
25.000 | Непіеу' (W. T.) Telegraph Works, Ord. .. is Y T Р 5 15% 2 % 20 % 16 — 17 16 — 17 168 
35,000 Do. do. 44 % Pref. .. у 5 4% % . 51 
48,050 Do. do. 44 Mort. Deb. Stock BK ju aix ^ 109 a 109 a 
50,000 India- Rubber. Gu d & Telegraph Works T T © 5 204— ' 204— 21 
800 0001 ш xutta- ктар do. 4 is ist Mort. Deb. 100 | 39% | 9 | 5 92 n ; a 
37,500 нашей Overhead ТЕ , Ord. . its TD 33% % oc — 43 | 44— 5 
10,000 Do. E у, e Е т iz nj | 10— 1 
7.500 ue (Thomas), Ltd., Ord., Nos. 1 to v P x. ҮЕ m 10 is ees i o4 cid 1 144— 1 
iRosling & Fynn 6% y Cnm. Pref. M y s^ as £1 oe i 6 % у 8 | єз e us 19/0 to 200 HS 2 
97,350 Telegraph Constraction and Maintenance. . 12 15% 14% 3209, | 38— 4l 38 — 41 384 38 
150,000 4 % Deb. Bds., Nos. 1 to 1,500 Red. 1909 100 = vs ы, 102 —105 102 —105 m РУ 
540,000: | Waterloo & City hallway: Ord. Stock xs T 100 8% 8% 8% | 90 — 98 90 — 98 
I i | 
+ Quotations уе 1 Stock Exchange. ; Unless otherwise stated all shares are fully paid. 
Qu ns on Li о, From Bradford Share List. q From ee Share List. 
LATEST PROCURABLE QUOTATION 8 OF SECURITIES NOT OFFICIALLY QUOTED. 
Consolidated T one Construction and Maintenance, д | Oldham, Ashton, and Hyde Electric (410 5 y Ord., 18—14. 
National Bleo Wiring, $—1. м Do. de. 410 pd.), 10—11. 


| | Bank rate of discount 4 per cent, (October 2р4, 1902), 
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SHARE LIST OF ELECTRICAL COMPANIES (continued). —ELECTRICITY SUPPLY COMPANIES. 


—— 


Present Stock 


| ivi Closing Closing Business done 
пе NAME. MM 5 | кыы 5 ne Quotations Quotations week ended 
экме: Shards an ä Oct. Bth. Oct.l5th. | Oct. 15th, 1609. 
t 1899. 1900. 1901. Highes:. Lowest. 
100,000 Blackheath and Greenwich Dist. Electric Light, Ord.. zx 1 we We Be z— È B- Ё E. xu 
100.000 -. - Do. 43% 1st Deb. Stock, Prov. Certs. 3X 100 y - ч 104 —107 xd 105 —108 zi 25 
20,000 | Brompton & Kensington Electric Light Sup., Ord., 1 to 20,000 ia 5 6% 6 % 8 X 10 — 10% 10 102 104 
. 20,000 i. Do. do. 1% 'Cum. Pref. 850 5 is 2s Ке 101— 10} 10 10: - 
50,000 Charing Cross and Strand Electricity Supply AE 5 9% 9% | 10 '% 9 — Q 9— 9 9M! 
700.000 J. 1 Do. do. do. 4705 Cum. Pref. e 5 i "n bene” ? 6 с | xs Let 
40.000 Do. do. d Undertaking ' ' 4155 Cum. Pret. x 5 25 "à hi i 5i 44— 5} Bi 44 
250,000 Do. do. 3, Deb. Stock Red. T E is 100 15 ile: М. без 105 —107 105 —107 1 106 
14,436 "Chelsea Electricity Зоро, Ота. р 3 "E 5 6% 55%, 4 % 53 — 6 52— 6 513 kd 
‚ 150.0008 $ > Do. % Deb. Stock Red. Я .. | Stock 25 d = 100 —112 , 109 —112 
70.593 [City of London Electric Lighting, Ord. 40, 001—110, 595 Ру E 10 4% 0% 5% | 9 10: — 1 104 
40.000 Do 6 ^ Cum. Pref., 1 to 40,000 ae 10 6 3 6% T 124-— 1: 12 1 ie: 
400,0001 Do. 5 % Deb. Stock. Scrip. (iss. at 115) all paid . iur X РЭ b m" 123 —128 123 — 128 АР 
300,000 ро. 4305 2nd Deb. Stock, Prov. Certs., all paid. 100 oh те FP 103 —106 103 106 m 
. 40,000 County of London & Brush Prov. Electric „ Ord. 1 40,000. . 10 4 «X, 4 K 4% u- 2] 84— $E 
20.000 Do. do. do. 6 J, Pref., 40.001—60,000. . 10 6% 6% i3 114— 12 11— 121 (s Loss 
400.0001 Do. do. 44%, Deb. Stock, Prov. Certs. (all ра) Red d: EM p : 111 —114 111 —114 T » 
50.000 | Edmundson's Electric Corporation, Ord. Shares "E 5 6 % 7 96 7 96 61— 6: 61— 67 89 бА 
30,000 Do. do. 6 % Cum. Pref. .. z: 24 85 is yx 6 — 64 6 — 6l 612 
140.000 Do. do. 44% Ist Mort. Deb. Stock. | 100 E 3: » 107 —110 107 — 110 10 1 
21,000 | Kensington and Knightsbridge Electric, 2 Ds x 5 11% |12% |10% 10 — 11 10 -- 11 1013 
90.000 Do. do. do. 4 % Debenture Stock .. | Stock ies T s 101 —104 101 —104 ME 
110,000 | London Electrie Supply Corporation, Limited, Ord. . vu 3 у 2 СА 12— 21 1— 2} TE 
49:40 Do. do. do. 6 %, Pret. 5 үң » п 44-— 5 1-5 43 
250,000] Do. | йо. do. 4 ©, Ist Mort. Deb. Stock Red | Stock bo Le е 96 — 99 96 — 99 - 
100,000. | Metropolitan Electric Supply, 1 to 100, 000 . 10 -5 X, 6 % бА'% 154— 164 154— 16А 
290,0001 Do. do 435, Ist Mort. De b. Stock es 5 a zs - J as 110 —115 110 —115 — 
250.0001 Do. : do. 315, Mort. Deb. Stock Red .. |.. | Stock 25 va а 99 —102 99 — 102 is 
10,552. | Notting Hill Electric Lighting | os e 10 75, | 795 | BY 134— 144 1941— 144 35 | 
40.000 | St. Janes’ and- Pall Mall Electric Light, Ord. .. 5 144%, | 144% 143% 15 — 16 15 — 16 zi 
20.000 Do. do. do. 7 % Pref. 20,081 to 40,080 5 y c "x 7 H4— 94 RA— 94 M 
150.0001 Do. — do. do. 34%, Deb. Stock Rec 100 |. .. "E uc 98 —101 98 —101 TEM 
12,000 | Smithfield Markets Electric Supply, Ord. .. a ne = ES 5 T .. sa 14— 21 11— 2 e ras 
50.0001 - Do. da. % Db. 100 E х M 80 — 90 80 — 90 pus 
65,000 | South Londen Electricity Supply, Ord. id Es xs 26 5 т WS T 21— 8 21— B 218 2 
110,000 | Westininster Electric Supply, Ота... js m zi 5 | 13 % | 104% | 104% 11 — 12 111— 124 124 11 
25,141 Do. do. 5 W Cum. Pref. pm. es 55 6 — 64 6 — 64 | 
` | | | 1 
* “*Subje et to Founders Shares. 1 1 Unless otherwise sta stated all shares are fully paid. 
MARK ET QUOTATIONS, Wednesday, October 15th. 
CHEMICALS, &c. _ | This week. | Last week. Inc. or Dec. | METALS, &c. (continued). | This week. Last week. Ine. or Dec. 
a Acid, Hydrochlorie . per cwt. 5!- 5/- z , 9 Copper Sheet T wk .. per ton | £67 £69 22 dec. 
a „ Nitrie.. D. э .. per ewt. 227 i 22s a ' p » Rod. .. per ton £67 £69 ' £2 dee. 
a „ Oxalic.. EL .. perewt. 82;- 32;- ; e ys (Electrolytic) Bars S. per ton #65 £67 £2 dec. 
а „ Sulphuric.” = .. per ct.“ 5/6 5,6 „ » Sheets .. perton £'i4 £74 | Е 
а Аттопіце, Sal : .. per см. 42;- 427 e s js Rod .. per ton £65 £67 £2 dec. 
а Ammonia, Muriate (ery мар 2. per ton £33 10 £33 10 5 e "c T Н.С. Wire perlb. | 711. Tad. | 11. dec. 
a Ew is .. per ton 430 | £30 | - f Ebonite Rod ne P .. per 1b. 31 3; a 
a Bleaching powder c e. per ton £110 44 10 is f 5 Shect Là „ * per Ib. 5/- 5/- 5 
а порае of C arbon 05a... per ton! 415 | £15 | ! 7n German Silver Wire К .. perlb. ‹ 1/44 | 1/5 4d. dec. 
a Borax.. 7 + wee .. Per ten £13 £13 | k Gutta-pcreha fine. Me .. per Ib. 8 / . 8/- p 
a Be isole. (90 ©, 1 QUO NA „ per gal. Ti- i DOR India-rubber, Para fine is .. perlb. 31 to 3,23 3/13 to 3/3. 44. dec. 
a a 10.90 % 9 2.00 ,. per pal. 576 | 5:6 | | Iron, Charcoal Sheets per ton | . £18 | £18 | wt 
a Copper Sulphate "n E .. per ton £19 i £19 ‚ 1 „ Pig (Cleveland w arrants) | per ton | 53/64 53,6 Id. dec. 
a Lead, Nitrate " S00... per ton. £21 £24 Es i „ Forgings, according tosize per ton From 411 From &II ‘ 
а „ White Sugar 2 .. per ton, £31 £31 - 1 „ Serap, heavy .. por ton 47,6 to 50j- 476 to 50;- 
a „, Peroxide ..  .. .. per ип 42 10 | £2710 , „ Wire, galvanised No.8 .. per ton £915 49 15 
a Me thylated Spirit . " .. per gal. 2:6 2:6 ух 411 to 410 15 : 
a Naphtha, Solvent (90%, at 160°C), per Kal. 56 56 | E LEAN MEE NR QETT ^to £j | di 
a Potash, Bichromate, in casks .. perlb. | 31. ЗІ. Fw ( 18 Sheet * .. per ton | £18 i £3 | 
a S Caustic (75;80°%)). . .. per ton £M. £24 | - | m Manganin Wire No. 28 .. per Ib. 8j- 8;- | 
a “a Bisulphate PR .. per ton £35 | £35 | T п Mercury . per bot. £R 15 £8 15 
a Shellac А E .. percewt.: 109 109;- | 1" | 4 Mica (in original canes) small per lb. | XE to 91. 34. to 91. i 
a Sulphate of Magne sia 2x .. per ton £410 ^ £410 | ee „ n 3 i medium per lb. ; 19 102.9, 1/9 to 2,9 
а Sulphur, Sublimed Flowers. per ten £6 5 | £65 | xs | a „ large .. per Ib. | 33to'53 33 to 7/8 
a "T Recovered T e. por ten 45 10 45 10 | p Phosphor Bronze, plain castings per lb. | 1144. to 1/2 11а. to 1/2 
a js Lump . e perten | £5 : £5 | di | P з rolled bars & rods per lb. lj. to 1/3 | 1j to 3. ` 
a Soda, Caustic (white 70 .. per ton 410 15 410 15 eis p ja "пре per lb. un 172 From 1/2 ' 
a „ Crystals 85 .. per ton £3 | £3 | m EU Platinum’ jg Е per oz. | £ M 
a „ Bichromate, casks.. .. per lb. dide < 24d. i |o p Silicium Bronze Wire 25 per Ib. | 90. Ж 1/- 9d. to 1/- | 
| ; i Stee , Magnet, ace'd’g¢ todesc’ p n per ton i £58 £58 | 
METALS. &c. | | | d p „ in bars | From £15 E £40 — 
| | | | А ££ 117 10 41160 &! . 
b Aluminium Ingots, іп ton lots .. per ton £148 £148 a? | 9 Tin, Block. us Mi „ per ton | ito £118 10 4117 £1 10 inc. 
b 1 Wire, in ton lots .. per ton £224 £224 zi 19 „ Foil. .. per lb. 176 176 
b Sheet, in ton lots .. per ton £191 £19] эз n ,, Wire, Nos. 1 to 16 per lb. 1/63 1765 
p Babbitt’ s metal ingots per ton | £40 to £140. £10 to £110 PA . p White Anti- friction Metals— | | | 
с Brass (rolled metal 2" to 12^ büsis per lb. 6:1. 10 г | " White Ant” brand .. per ton £36 to £60 ; £36 to £60 
c „ Tube (brazed) te .. per lb. Pid. юа. J Yarns,2/10s Grey Cotton, on өр" 'ls per 1b. 7d. qd. 
с ,, (копа drawn). .. peer lüb. 74. 74. - | „ G lea. Flax. per lb. . 521. 581. | 
Cc „ Wire, basis.. ta .. per lb. "Id. та. T | j „ 3 ply 10 Ibs. Russian .. per lb. qu yd. 5144. н 
: Copper Tubes (brazed) . .. per lb. кы, Rid, 11 у» JO lbs. Russian, single .. per lb. 42a. 4:4. 
„ (solid drawn). per lb. 91. 9l . is j » 10 lbs. Jute rove per ton £11 16 £111 
d Copper Bars (best selected .. per ton | £61 . £69 | £2 dec. k Zine, Sh't(Vieille Montagne bnd.) per ton | £23 £23 | 
a i Mesas; G. Boor & Co. в iri | : S F E and Teleg. А k Messrs. Morris Ashby, Limited. 
sas] b The British Aluminium Co., Ltd. essrs. James & Shakspeare. [Co., L i m Messrs. W. T. Glover * Co., Ltd. 
„ c Messrs. Thos. Bolton & Sons., Ltd. N h Messrs. Edward Till & Co. | SU CS n Messrs. P. Ormiston & Sons. 
pphed OF | d Messrs. F. Wiggins & Sons. рр У |: Messrs. Bolling & Lowe. suppuet OY | 5 Messrs. Johnson, Matthey & Co., Ltd, 
Le Messrs. Frederick Smith & Co. : J Messrs. Walter H. Hindley & Co., Ltd. | p The Phosphor Bronze Company, Ltd. 
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. TRAFFIC RECEIPTS. 


Reóelpts tor 


Total to date. Miles | Receipts for 


ae) Se Wem 


| Miles 


Week the week. open. — the week. Total to date. open. 

Company. ` : Se scc cc muc. Company. А uoto e -— ep Б 
d ending dd bi. ' Inc. or Am'ut. Ine: or. This Last = ic ending Ino. or | Inc. or (This) Last 
dec.* deo.“ year year. 8. i Am nt. | dec. dec.“ year. year. 
11119199... Lp e МЫ sc. Lin ee re ры} xx hes ТАМ ͤ ee 

ШЕ £ 
: 2 £ £ B. E. T. Co. 8 | £ £ 5 £ | 
Blackburn Corp. Trys. .. Sept. 26 881 |. 22,665 | + 8.797 173 1 S Southport | Oct. B | 281 | + 91! 10,454 | + 8,688 b 
Blackpool and jeet wood Oct. 11 157 18,555 | — 314 7 74 8 South Staffordshire. , » 3 762 | —132 1 30,310 — 727 2145 | 22 
Bristc Trys. & Car. Co. > » 10 4,541 — = 28 да 9 Swansea. 5% Ке 5 8 | 497 + 26 18,980 : + 1,227 at 

British Elec. Trac. mcm и ue | : En Taunton .. ae 5 |2 зу - x 59 | — 83 2666 — 262 1 — 
Devonport 3 3 400 17,271 f 716 5 Б: ©® ‚Тупето%  .. ә 5-9 893 | + 61 | 12,124 | + 1,493 34 83 
Dudley—Stourbridge. . „ 3 159 30.048 | + 8,759 | 1 E = Weston - super - Mare. p. 1 12⁵ — 5,107 |.. — $e 
Gateshead - Northfleet „ 3 869 £9,525 [+ 5,802| 1 52% Wolverhampton Dist. EE. 835 | +208 7,918 | + 5.191 m. 2 

Gravesend „ З 196 1,992 — — & Centis) London Railway „ 11| 6,856 | +567 | 95,606, + 8,261) 6 6 
Greenock—Pt. Glasgow „ 3 62 20.158 | 412,204 | 74 |- к City and 8. London Ry. „ 12 8,349 71,288 42,626 | +14, "B25 4 
Hartlepool je . » 3 23: 10,295 | +. 1,114 44 œ Doncaster Corp. Trys. .. Sept. 27 — — 1,546 .— = 

Kidderminster.. . . » 9| 213 5,015 + 21| 4à | 44 9 Dover Corporation Trys. Oct. 11 |. 214 | — 9 9,207 «* 71] 8 | 8 

Merthyr.. .. ... » 3 198 8,073 | — 1486, 3 | 8 4 Dublin United Trys.. .., , 10 4,525 | — 28 | "4,595 | + 662) 46 40 
Middleton сс e| 3 268 8,622 — 84| — g East Ham Tramways ..| ,, 4 485 + 60 — =: 5, 
Olaba oe eal) э | ч і р + 1,051 8 | 8 8 8 Porp. Trys, us „ 11 | 12,402 7 4 231,426 10018 575 ү” 

aet us s „ , = $ iverpoo erhe ’ .12 | 1,490 = 

Potteries — -.- „ 8] 1.689 58,11 |-+ 2,616 aM 2% E Corp. x ß, Ei 2i 

Rothesay g. „ 2 17 1468) + 448| — | — Sunderland | Corp. | ». 12 | 1,112 | 0 | — | — CT 171 
e ule .. : га ев 2 e 


i 
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DATA OF PRINCIPAL POWER STATIONS IN 
GREATER NEW YORK. 


Ата recent meeting of the Association of Edison Illuminating 
Companies, Mr. W. F. Wells presented & paper in which was given 
'^ comparison of tbe five principal power stations of recent 
: construction in Greater New York, as follows: — 

Station of Metropolitan Street Railway Co., at Ninety-sixth 
‘Street and East River; Manhattan Railway Co., at Seventy-fifth 
Street and East River; Metropolitan: Street Railroad Co., at 216th 
Street and Harlem River (Kingsbridge); Rapid Transit Subway Co., 
at Fifty-eighth Street and Norih River, and the Waterside Station 
of the New York Edison: Co, at Thirty-eighth Street and East 
River. Below are given the principal data of the compilation, 
which we abstract from the Electrical World and Engineer. 


Metro- Man- Kings- Rapid 
politan. hattan. bridge. Transit. 


Ground area buildings, sq. ft... 48,800 ne TN иб 53,819 


84 560 46,980 48, 828 
Total area engine rooms, sq. ft. 84,420 35,340 20.960 69,020 82,155 
28,000 50,000 56,000 


Floors T oe ee 8 
Total area boiler rooms, sq. ft... 63,495 85,000 


Total rated generator Kw. capa- 88,500 40,000 


city. 

Tota} max. generator kw. capa- 51,700 60,000 — 75,000 80,000 
city. 

Number chimneys z ga 1 4 2 5 4 

Height above lower grades 353’ 278’ 200’ 225’ 196’ 

Internal diameter.. 7 ae 22’ 17’ 14’ 15 17' 

Total area, al! stacks, sq. ft. 880 908 808 880 908 

Ratio, grate surface to stack 12:8 81 11:2 ? T8 
ares. i 

Capacity, bunker (tons) .. 9,000 15, 000 6.000 15,009 10,000 

Nomber of boilers “— v 87 61 80 60 56 

Rated R. p. each .. ie .. 265—850 520 530 620 650 

Rated H.P. agg. basis 10. ва. ft. 25,520 88,280 16,600 59,000 86,400 
h s, per H Р. 

Ratio, boiler to eng. H.P. (nor. 0:51 0:51 0:136 0:49 0:44 
rating). . | 

Heating surface agztegate.sq.ft. 255,200 885.70 153,600 890.000 864,000 

Orate area, total .. E" .. 4,669 18 8,450 ? ,684 

Ratio, heating to grate surface 51—61:4 45:3 | 453 . 10 56:5-—74 

Aab · pit pressure ee vs — 1-7" g — 2" 

ир. beating surface econo- — 98,384 57,600 124,800 — 
misers. 

Number of engines : 11 8 8 10 16 


Height, floor to top of cylinder. 31’ 9” 


comp. 2 vert. суі. comp. 2vert. cyl. 


; 8 38’ 4" - = 35’ 85’ 37 5" 
Floor space. ve .. 28’ 42“ 2,000 sq. ft. 28'x88' 40'-87 6", 41’ x 23", 
1,600 sq. ft. 913 sq. ft. 
Type. as .. „Vert. D'blecomp. Vert. D'ble comp. 8 cyl. vert. 
AL s. crores  2hor.cyl. cross 2hor.cyl. comp. 


H.P. each, nominal us a 4,500 8,000 4,500 8,000 5,200 
H.P, each, maximum. vs 6,000 12.500 6.250 12, 000 8,000 
Н.р. total, nominal s . 49.500 64,000 36,000 80,000 83,200 
н.р. total, maximum. .. $6,000 100 000 50,000 125,000 128,000 
Cylmders .. "A 1 .. 406"-86" (2) 44“ (2) 46-86" (2) 12".(2) 434-12) 
| = к” "n 86" 7. 5 . 
Steam pressure. vu T 160 160 . 150 175-200 175 
Cybnder ratio . 85:1 4:1 85:1 42:1 6:02:1 
Cranks sid is е s 2 "AES 2 2 8 
Piston rods, diameter .. 9.10“ Б" 9.10" 8H. p., 10“ L. 7. 9" 
Conhecting rods, length in ft.. 12“ 4" 13' 6" 12' 6" 13' 6" 13’ 9" 
Length referred to crank js 5 5˙4 5 5˙4 5˙5 
Crank pins .. - we oe 14х14 18 x 18 14x14 20 x 13 Centre 
22 » 14, 
overhung 
| | 16х14 
Wrist pins .. ]4х14 12-19 1414 12x12 14 x 14 
Bhaft—length А Vs ee WI 25' 9" 27 2h' 3" 35’ 
Shaít-maximum diameter. 8%” н” 89" 87" 29, 
Abaft - diameter hole . 16" 16 16" 16" 10" 
Bearings ..  ..  ..  .. BEGO 4“ 60" 31% 60" 34" « 6 26" х 60" 
Total weight on bearings . . 500,000 Ibs 439,000 lbs. 507,000 lbs 439,000 lbs. 485,755 lbs. 
Fly-wheel—diameter .. s 28’ none 28! none 23 
Fiy-wheel—weight, tons is 100 none 100 none 72 
Weight of alt. field, tons 8 65 116 — 116 65 
Kind of condensers 22 .. Surface Jet Jet Barometric Surface 
tube (jet) 
Number of generators, 8-phase 11 8 8 10 . 16 
XV. capacity, rated each .. 8,50 5,000 8,500 5,000 3.500 
IV. Capacity, overload .. . 4, 700 7,500 -- 7.500 5, 000 
Volts... . o E000 11,060 6,600 11,00 6,600 
Diameter revolving field .. 16%" Hz’ — 82’ 16’ 8" 
Weight revolving field, lbs. 130 000 870,0.0 1£0,000 870,000 180 000 
Weight of armature .. .. 180,000 . 220,000 18,500 520,000 12: ,000 
Creumferential speed per 8927 1,010 — 7,540 . 8,927 
inute, 
Diameter frame. . ꝗ 227 6 48, 95' 9" 43’ 22 9" 
Total weight, lbs... m .. 260,000 890,000 — 890,020 255,000 
Frame divided into segments .. 2 6 2 1 ? 
Inherent regulation — .. un. cubos 6% — 6% 8% 
Guaranteed ећс ency, } load .. 908% 90' 5, — — 919%, 
Guaranteed ef?ciency, $ load .. 946. 9.59, = — 95%, 
Guaranteed efficiency, 3 load... 92", 550% = — NU 
Guaranteed efficiency, lull load 96-7 965% — = 97% 
Guaranteed efficiency, 1} load.. 97% wis, — — yr, 
Actual efficiency, 1 load me = 83:15" — — 93 2%, 
Actual efficiency, 4 Iod. — 96-20", — — 95 5%, 
Actual efficiency, J load. 97: 79^, Е = pfi 5^, 
Ac:ual efficiency, tull load — 9775, — — 91:05, 
Actual efficiency, 1} load ка — 97-98", — = 97:24, 
Guar. temp. rise, full load, 44 —' у € — — 30 C 
hours, 
Insulation test armature coils. — — 25,000 V. — 25,000 V. .15,000 У. 
. - 30 M. 39 M. 80 M. 
25,000 V. 
І Ў . : 3 1 M. 
Armature winding ... Form Builtup, Built up, Built up, Form 


— 


n type. і 
Number of exciters 6 4 b- 4" 5 


Capaei exci | . ; . 250 км. -150 kw. 
Voltage. citer generator S 150 KW. 250 kw. Ico kx. А 1 


125 250 vol. s. 125 


Amperes per field normal load 500 225 — 22 5⁵ 120 
olts across field terminals) .. 100 AO — 20 176 
xPProximate floor space, sq. fte 6,400 12,000 — — . 10,00 
Number feeders, present - — 34 — 86 . 38 
Number feeders, ultimate. £0 48 - 61 40 


Details common to all: —Armatures star connected, revolutions 
per minute, 75 ;. number: of magnet. poles, 40; frequency, 25 cyoles 


per.second ; stroke. of engines, 60 in. piston speed, 750 ft. per. 
minute. EN DNA. p.e f us 123 ian. Av 2E 2: 


А 


wound. or bar type. or bat or bar type. wound. 


DR. MUIRHEAD’S NEW MODE OF 
TRANSMISSION AND RELAY FOR CABLES. 


By JOHN MUNRO. 


(Concluded fron page 642.) 


Ir may appear useless to make the relay divide or split up the 


prolonged signals on repeating.them into the second cable, which, 
іо its turn, will only reunite them as before. If such a division is 
required, however, Dr. Muirbead employs the arrangement showr 
in fig. 13, where с, is the first and c, the second cable, which are 


Fic. 13. 


TIS 


joined through the vibrating plate relay N s, two Post Offi e 
relays B, Rz, three electro-magnets or sounders T; T, Ts, and 81 в, 
the coils of a cable transmitter. 

The coil of the first sounder т, is connected between the junction 
of the two coils 8,8, of the cable trausmicter, aud the two contact 
tongues of the Post Office relays R, в,, through the armature and 
upper limiting stop of the second sounder Tz, and the battery Bi, 
which works 8, 8,, the cable transmitter. 

The coil of the second sounder T, and another battery B, are con- 
nected to the armature and the lower limiting stop of tbe first 
sounder ту, во that the circuit is closed when the armature is 
attracted down on the lower limiting stop. In circuit with T; is 
also a retardation U, composed of Muithead's artiticial line, or an 
equivalent of inductance and resistance. 

The sounders T, T, divide or split up tbe prolonged or united 
signals in the following mauner. Whenthe tongue or trailer of the 
receiving relay N 8 makes contact with the vibratiog plate, say, on 
the left, and actuates the P.O. relay B, as shown, the circuit of the 
battery B; is closed through the coil 8, of the cable transmitter, and 
the coil of the sounder 71, thus applying one pole of the line 
battery вз to the second cable, and the batt:ry в, to the retardation 
circuit v, and the coil of T,, the second sounder. After an interval 
depending on the retardatio. of u, the current in т, becomes able 
to attract the armature of 72, thus breaking the circuit of the battery 
в, on which the armature of coil s; of the cable transmitter is 
released, and cable 2 is put to earth. At the same time, the arma- 
ture of the first sounder T, is released, thereby disconnecting the 
battery в, from the retardation circuit u and the coil of т», the 
second sounder. If the tongue of the P.O. relay в, be still deflected, 
that is to say, if the current from cable 1 still flows through the 
receiving relay in the same direction, & second current is passed 
through the coil s, of the cable transmitter aud the coil T; of the 
first sounder, thus applying the batteries в, and в, to the 
retardation circuit u and tbe cable 2, respectively, a second time. 
Thi» operation is repeated as long as the tongue of the P.O. relay 
Bi is deflected by the trailer of the receiving relay, and at a rate 
which can be regclated by adjustment of the retardation circuit о to 
suit the speed of signalling adopted at the sending station of the 
firat cable. 

In some cases the adjustment of the two sounders 71 т, can be 
made without employing a retardation circuit v, by simply using 
the retardation of the coils of the two sounders and supplementing 
it by the adjustment of the screws whi:h hold the armatures against 
their upper limiting stops to effect the splitting of the outgoing 
signals at the correct rate. | 

Fig. 13 also illustrates one method of Dr. Muirhead for applying 
his “overflow” device to produce the right shape of sigoals for 
working the relay. The retardation circuit, or “overflow w, is 
inserted between the back stops of tbe P.O. relays RI, Rz. and а 
separate circuit on the signal coil of the receiving relay N, s, 
provided 4or this purpose. On the deflection of the tongue of 
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either P. O. relay Rl, в,, a current overflows from the retardation 
circuit w, through the signal coil of the required strength and 
direction to form the right shaped signals for retransmission. 

An extra sounder, T, is placed in series with T, to break the 
circuit of the P.O. relays Ri, R, in synchronism with the splitting 
up sounders 71, Tp, во that the proper number of currents may be 
sent through tbe extra or “ overflow " circuit of the signal coil. 

Another method of Dr. Muirhead (Patent 10,120, 1901) for 
dividing or splitting up the prolonged signals, especially useful in 
distributing messages from a cable over landlines worked by the 
siphon recorder, is an adaption of his perforator used in con- 
nection with bis curb transmitter. The perforator, fig. 14, as many 
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Fia. 14. 


know, is a compact little apparatus for punching holes in the run- 
ning tape or slip of paper which actuates the automatic sending 
key. There are three rows of holes in the tape, one central for the 
“ spacing ” of tbe message, and two at the sides, namely, one for the 
“dots” and another for the “dashes” of the sigrals. The tape 
thus perforated runs through the curb sender, works its levers and 
transmite the message into the line. | 

The perforator is usually manipulated by the operator pressing 
down one or other of three buttons or keys, K, seen in front, but 
when used as s divider or separator to split up the prolonged signale 
received from the first cable by the “ plate” relay, and repeat them 
by the curb transmitter into the second cable or the land wire, as 
the case may be, the keys к are pulled down by means of three 
electro-magnets beneath them in the base of the instrument. 


The arrangement will be understood from fig. 15, where м s is the 


plate relay in circuit with tbe first cable and earth, BI, Ro, Bs, are Post 
Office relays working three electro-magnets му, му, Ms, actuating respec- 


Ul" 
Fia. 15. 


itvely the “dot,” spacing, and “dash” punches ofthe perforator. The 
coils of these electro-magnete, together with another electro-magnet, 
x, and a battery, в, are inserted in the local circuits of the PO, 
relays. The tongue of another Post Office relay, в, is connected to 
the middle of a split battery, Bi, of which the poles are joined to the 
vibrating plates of the receiving relay, and aleo to one pole of the 
separate battery, By, employed in conjunction with the P.O. relay, 
в,, on the right band. The coils of the two relays, Bi, Ra, are in 
series and connected one terminal to the tongue or trailer of the 


. receiving relay, and the other to one of the fixed stops of the relay, 


R,of which the opposite fixed stop is joined to a terminal of the 
relay, Rs. The tongues of the relays, в, Bs, Bs, are connected to one 
terminal of the electro- magnet м, whose other terminal is joined to 
the tongue of the P.O. relay n, to complete the local circuit of the 
relays ву, Ra, Bs, through the coils of the magnets 31, м,, Ms, which 
operate the punches of the perforator. 

When there is no current from the cable, the trailer of the 
receiving relay resta on the middle or zero section of the plates, 
and keeps the circuit of the P.O. relay в closed, thus holding its 
tongue against the stop, which closes the circuit of the relay в, and 
sending a current from the battery в, through the coils of the per- 
forating electro-magnet ms, and the electro-magnet м, whose arma- 
ture, when attracted, puts the battery в to a retarding circuit v, 
and after an interval, depending on the retardation of v, the 
tongue of the relay в, is deflected, and the circuits of the 
perforating magnet м, aud of tbe electro-magnet м are 
interrupted. This train of operations is repeated as long as 
the trailer is on its middle position, and the result is a 
succession of spaciog holes in the tape. When, however, 
a current from the cable deflects the trailer into contact with one 
or other vibrating plate, say, to the left, the circuit of the relay & 
is broken, and ite tongue makes contact with the stop connected to 
one terminal of the two relays ву Ba, completing their circuit 
through the left half of the battery Bi, thus exciting the electro- 
magnet M and also the electro-magnet м;, which perforates a dot 
hole. The relay B4 however, is so polarised that it does not 
respond to this current. The circuit of the perforating electro- 
magnet м, is interrupted periodically by the electro-magnet м and 
the relay B,, as long as the trailer continues on the left-hand vibrat- 


. ing plate, and the result is a series of “dot” holes in the tape cor- 


responding to the elementa of tbe received signal. By a similar 
train of operations a series of dashes is punched in the tape 


when the trailer comes into contact with the right-hand vibrating 


plate. 
In conclusion, we may add that Dr. Muirhead is arranging to 


introduce the relay on the numerous coast or loop cables of the 


Central and South American Telegraph Company. 


REFUSE DESTRUCTION. 


ВЕЕОВЕ the Exeter Congress of the Royal Institute of Public 
Health, held in August last, a paper was read by Mr. F. L. Watson, 
of the Horsfall Destructor Co., on Recent Practice in Refuse 
Disposal and Utilisation Plants," and another by Mr. W. F. Good- 
ricb, of Meldrum Bros, Ltd., entitled “A Few Facts Concerning 
Refuse Destructors.” As might be supposed, the first-named deals 
principally with the most recent examples of the work carried out 
by the Horsfall Co., and gives some very well got-up plans of the 
destructor plants installed by that company. Three of these illus- 
trate combined schemes of refuse destruction and electrical gene- 
rating works, viz., those at Fulham, Accrington, and Beckenbam. 

The author also describes the various methods of clinker utilisa- 
tion, such as brick and flag manufacture, mortar and concrete mak- 
ing, road bedding, &c., which, in some towns, more particularly in 
Bradford, form quite a lucrative business. As Mr. Wataon points 
out, sewage pumping constitutes a better load for a destructor than 
does electric lighting, as the former ie much more constant, 
and, from the economical point of view, it is better to run a 
destructor constantly than intermittently. It is insisted, and pro- 
perly so, that evaporative tests of short duration have very little 
value, and only serve to discredit this system of refuse disposal, as 
the average results over a more lengthened period often fall very 
far short of such test results. The author, however, regards an 
evaporation of 1 lb. of water per pound of refuse as a very safe 
figure, and one that can very frequently be exceeded. 

Mr. Goodrich’s paper bristles with statistics, many of which are 
put in the form of diagrams after the manner usually adopted by 
J. Holt Schooling. One very interesting item is that at Sheerness, 
the erection of a destructor and the utilisation of its heat to 
generate power for pumping the town’s water supply, will effect a 
saving in the coal account of £500 per annum, and the net result, 
after paying all expenses, will be the reduction of the rates by 1d. 
in the pound. Again, at Weymouth, a reduction of 1}d. in the 
rates is to result from utilising the destructor heat for sewage 
pumping and disposing of the clinker at 28. 6d. a ton. These figures 
are the borough surveyor's estimate, which is given in detail. The 


. results cf several combined destructor and electricity works are 


given, these being tbe same as those dealt with in the series of 


articles on Refuse Destruction," which recently appeared in this 


journal. | 

One of the mc st striking paragraphs in the paper is this:—" In 
one test with a four-grate unit Meldrum destructor working in 
connection with a Lancashire boiler 30 ft. long by 8 ft. in diameter, 
the average hourly evaporation from the boiler was actually 1,344 
gallons, and the maximum for one hour during the test 1,646 
gallons, a result never yet reached, even under forced oonditions, 
with the fit est Welsh coal, since Lancashire boilers were first made." 
There figures refer to the Nelson plant, and are tbe result of 
exhaustive tests by Mr. Priestley. The rated output of a Lancasbire 
boiler of this size, fired by coal under ordinary conditions is 780 
gallons; it is seen, therefore, that the evaporation given above 
is more than double this rate Now, if this result 
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is fairly claimed as a result of refuse firing, it means that 
‘with the latter the boiler plant might be considerably less 
than is necessary for coal firing. But is it во? Is the result not 
due to the higher temperature of the gases consequent upon forced 
dranght, and to the increased volume of the gases due to the very 
large grate area—an area four times that of the ordinary 
internal fire grate? If coal, even a poor quality slack, were burnt 
on the destructor grates under the same conditions as the refuse is 
burnt, not only would a still higher evaporation be possible, bnt 
the temperature would be sufficient to melt the fire-brick lining of 
the furnaces. | 

This really opens пр a very interesting question, and one we 
have several times referred to in previous numbers, viz., as to the 
advisability or economy of firing a Lancarhire boiler externally, in a 
fire-brick chamber. It has been tried, with indifferent success, but it 
is an experiment, we should like to see repeated under the best con- 
ditions. But apart from this, Mr. Goodrich's statement is open to 
question, for we have a copy of a series of tests on a 26 ft. x 
7 tt. 6 in. boiler, fitted with a Meldrum sprinkler stoker, which gives 
results very nearly approaching the Neleon figures, and we under- 
stand that Messrs. Meldrum are prepared to equal the figares named, 
either with the sprinkler stoker, or with hand firing and their 
system of forced draught. The paper otherwise contains much 
useful data and information on refuse destructors generally. 


THE MONARCH ENGINE STOP SYSTEM. 


A s™mPLE and effective device, bearing the above title, for stopping 
steam engines and other motors from a distance, is being introduced 
into this country by Messrs. Drake & Gorham, Ltd. In case of 
accident of any kind which renders it necessary to shut down 
instantly, all that is required where this apparatus is adopted is to 
press a push-button, of which any number may be fixed in any part 
of the works concerned. In addition to this valaable feature, the 
system provides a safeguard against runaways, cuts off the connection 
with the condenser, and trips the circuit-breaker. Needless to say, 
all this is effected by electrical agency, as will be seen from the 
following illustrations. 

Fig. 1 showa the Engine Stop open, while fig. 2 is a sectional 
view of the interior. 

The mechaniem is enclosed in a cylindrical iron case, or shell, 
in two parte, the upper half opening on hinges. Passing through 
this shell, and turning on ball bearings, is 
a steel shaft 14 in. in diameter, on the outer 
ead of which is attached a drum or pulley, 


ilustrated in fig. 2. Around this drum 
passes a wire cable d, to which is attached 
a weight which provides power to operate 
the device. Inside the case and fastened 
tothe shaft is a ratchet-wheel к, engaged 
by apawl в, which prevents the weight from 
turning the shaft in the direction that closes 
the valve. This paw] is held in engage- 
ment with the ratchet by a vertical lever p, 
which is held in position by the right, or 
trigger, end of the armature lever к. The 
magnets A are placed in circuit with an 
electric battery, and when the circuit is closed 
by pressing a button, the armature end of 
the lever E is pulled down, releasing the 
upper end of the vertical lever p, which also 
serves as à hammer, striking the lug of the 
pawl B, and throwing it out of engagement 
with the ratchet. This allows the shaft of the 
stop to revolve and close the valve by means 
of the sprocket chain attached to the 
sprocket wheel of the stop, engaging a 
similar sprocket wheel attached to the 
throttle valve stem, the weight, as before 
mentioned, furnishing the power. At the 
opposite end of the stop is a dash-pot, 
illustrated in fig. 2, which consiste of 
a Cylinder into which the piston P fits 
closely, On this end of the shaft is cut a 
bquare-threaded screw s, passing through a 
nut fastened in the centre of the piston P, so 
that as the ahaft revolves, by means of this 
screw the piston is carried into the cylinder, 
andthe air behind its inner face is com- 
pressed, thus forming a complete cushion. 
The speed at which the stop acts may be 
very accurately adjusted by turning the 
-pass valve v, which governs the amount 
of air that is forced through the air pas- | | 
sage H, in fig. 2, as the piston P moves in. Below this by-pass 
valve v, and in the piston P, is located a releasing valve o, which 
bottom of 
the dash-pot, when the throttle valve is near ite seat, allowiag 
the compressed air to escape quickly, after the piston has cushioned, | 
and thus allowing the valve to start again and take its seat softly, but 
With sufficient force to close it tightly. . A 
Fig. 4 shows the Stop applied to the throttle valve of a hori- 
zontal engine. uM 
The Speed Limit consists of a pair of governor springs arranged 


on & horizontal sbaft, and provided with the usual central balls. 
When the speed increases to such s point above the normal as 
desired, the balls, separating by centrifugal force, move s sliding 
collar on the shaft to which they sre connected, until this collar 
comes in contact with two electrical terminals, thus completing the 


Fig. 4.—AePPLICATION OF ENGINE Srop. 


circuit and putting the Stop in operation. The shaft of this machine 
is run on ball bearings, and is driven by a belt from the main or 
fly-wheel shaft of the engine. 

The Vacuum Valve and Circuit Breaker Trip are shown in figs. 5 
and 6; their mechanism is simple, while the importance of pro- 
viding:ithese safeguards, where the engines are fitted with the 
“ Engine-Stop,” needs no demonstration. 

Each of these devices is set in operation by means of a pair of 
electro-magnets, which are electrically connected with the Engine 
Stop, so that the moment the latter comes into action and closes the 


Fig. 1. Fia. 5. 
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throttle valve, the interior of the condenser is put in communication 


with the atmosphere. If the engine is driving a dynamo, the latter 
is at the same time isolated from the bus-bars. 

Messrs. Drake & Gorham are also dealing with the “Corliss elec- 
tric engine stop " and vacuum breaker for the same purposes. 

The Corliss Stop is intended to be applied to the governor, not to 
tbe throttle valve; it consists of a steam-actuated device controlled 
by an electro-magnet, which acts on the governor in such a way as to 
shut off the steam from the cylinder. The vacuum valve similarly 


breaks the vacuum. 
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THE OLD AND THE NEW ELECTRICAL 
THEORY. 


By ALEX. P. TROTTER. 
(Concluded from page 617.) 


TRANSMISSION. 


The. idea that energy is transmitted along or through 
the wire is bound up with the notion of a steady con- 
tinuous current. In the case of alternate currents, 


everyone readily admite that energy passes through the: 


dielectric from the primary to the secondary of an induction 
coil or transformer, but the sceptic may answer that here 
there is no suggestion of a wire to act either as a path or as 
a guide. In reply, it may be suggested that it is more 
important to grant that electrical energy c«n be transmitted 
through space, than to understand Лог" it is, under certain 
circumstances, guided by a conductor. It is more important, 
because when this is granted, progress can be made on the 
lines of the new theory, which, so far as it can be expressed 
in language which Faraday would have understood, fits 
nearly all the facts which have been observed, and so far as 
it is expressed in mathematical language, goes much farther, 
and has enabled facts to be predicted and discovered. 

* We are perpetually drawing inferences from our imme- 
diate and stored sense-impressions as to things which lie 
beyond immediate verification by sense ; that is, we infer the 
existence of things which do not belong to the objective 
world, or which, at any rate, cannot be directly verified by 
immediate sense-impre-sion as belonging to it at the present 
moment. Strange as it may seem, science is largely based 
on inferences of this kind; its hypotheses lie.to a great 
extent beyond the region of the immediately sensible, and it 


deals chiefly with conceptions drawn from sense-impressions, 


and not with sense-impressions themselves.“ 


* People who think a little, but not much, sometimes ask 
me," said Prof. G. F. FitzGerald,t * * Why do you believe in 
the ether? What's the good of it?’ I ask them, What 
becomes of light for the eight minutes after it has left the 
gun before it reaches the earth ?' When they consider that 
they observe how necessary the ether is. If light took no 
time to come from the sun there would be need of the 
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and yet it seems to be one of the obstacles to the reception 
of the electrical theory. The mechanism by which a red 


hot poker sends out ether vibrations ranging from 200 to 


600 million million per second, probably differs from that 
by which a dynamo sends out ether vibrations of 100 per 
second. The length of a wave of red light is about one 34. 
thousandth of an inch, the wave length of the dynamo 
vibration is about 2,000 miles, Little or nothing is known 
of ether, but it is as difficult to believe that the dynamo is 
sending out “electricity,” ae it is to believe that the poker 
is emitting “ caloric” and light-corpuscles. | | 
Oliver Heaviside treats the new theory from the point of 


view of electro-magnetic waves, and discusses in mathe- 


matical language their propagation, form and distortion. 
In speaking of the form of an ether wave, we must be 
careful not to create a wrong conception of what is intended. 
We shall be on safe ground if we can describe the concep- 
tion in Faraday's language. 

Let us consider, then, the waves of disturbances ' 
which are set up by a Hertz inductor or by the 
transmitter of a wireless telegraph apparatus as used 
by Marconi. The mode in which currents are caused 
to alternate about 100 million times a second need not be 
described here. Such an alternate current exists in the 
spark which passes between two knobs of the apparatus. If 
а steady continuous current were to pass in one direction. 


(to use, for want of any other, the conventional terms of the . 


old theory) there would b», in the language of Faraday, circular 
lines of force round the current as an axis. There would be 
a steady magnetic field, with no magnetic poles. This field 
would vary in strength, becoming weaker at a distance from 
the axis. It the strength of the field were represented on 
a diagram by the number of lines of force to the inch, 
they would lie as concentric circles close together near the 
axis, arid spaccd more widely at a distance from the axis. Now, 
suppose the strength of the current to be snddenly increased, - 
maintaining it, however, in the same direction. The result, 


as shown on a diagram, would be to increase the number 


of lines of force, and their number per inch. But this 
change would not Yake place instantaneously, even if the 


` strength of the current could change instantaneously. The 


change would begin at the axis, and would spread outwards 
at about 300,000,000 metres, or 187,000 miles per second. 


In one 300-millionth of a second the change would, there- 


fore, have travelled 1 metre. 


— —— — А 


Suppose now, that the current 
were to diminish suddenly to its original strength, the effect 
of the first charge would go on spreading outward, like a 
circular ripple on a pond, the change being an increase of the . 
number of lines of force per inch, and this would be followed 


ether." | 

Heaviside f pointed out that if transmission of sound 
were very much faster tban itis, the idea of speed would 
not present itself at all; we should perceive that 
the vibration of bodies would set distant bodies 


vibrating, and this might be described (not explained) 
as the induction of vibrations. The presence of air would 
not come into thetheory. Nothing short of actual proof of 
the finite speed of sound would convince the prejudiced. It 
is now as much a fact that electro-magnetic waves are pro- 
pagated outside conductors as that sound waves are 
propagated outside vibrating bodies. Attention would be 
paid entirely to the vibrating bodies just as attention has 
been paid to wires and magnets, and suppositional electric 
and magnetic fluids have been supposed to reside in them or 
on them, or to move about on or through them. 


VIBRATIONS, 


Another point on which no information exists at present 
is the connection between ether and ordinary matter. That 
there is a connection, probably a mechanical connection, is 
clear from the fact that a luminous substance sets up vibratory 
motion in the ether; and conversely, ether waves falling on a 
body can set its parts or the whole body in motion. Oliver Lodge 


no resemblance to waves of water except by analogy. 


by another change—a decrease of the number per inch. If 


this process were repeated at regular intervals of one 


three-thousandth of a second, we should have an alternating · 
current and a series of changes of strength of magnetic field 
The effect, as shown by a moving 


progressing outwards. 
diagram, would resemble the ripples on a pond when the 
surface is gently disturbed at a point. Waves of sound 
spreading at about 1,100 ft. per second, might be repre- 
sented by a similar diagram. The important point to be 


observed is, that the three cases, though represented by the . 
. Bame diagram, differ very widely. 


In the case of the pond, 
we have a flat surface disturbed or bent into solid waves. In 
the case of sound, we have spherical shells of air alternately 
compressed and rarified, spreading outwards, and having 


case of the electro-magnetic disturbances, the form might be 
spherical, but we may confine our attention to a moderately 
thin slice of the sphere. 
like that of the pond, and since ether is almost incom- 


In the 


There is no surface disturbance: 


pressible, there is no appreciable condensation and rari-: 
faction. But these waves ‘consist also of electrostatic | 
disturbances. "These are everywhere at right angles to the ; 
cl-ctro-magnetic disturbances and introduce such complica- . 
tions that nobody bas succeeded in grasping the real nature 
of the change in the ether. It is sufficient for the present 
to call it a displacement or a polarisation, and to defiue the 

motion of the waves as the transmission of a condition. In 
the case of sound waves the motion of the air is backwards 

and forwards in the direction in which the sound is 
travelling. In the case of light the motion is at right angles 
to the direction.of the.ray, and since there is every reason to 


has tried to stirthe ether mechanically and on a large scale, but 
without success, a most important experiment. The connection, - 
where light and radiant heat are concerned, is chiefly with 
the molecules, but where electrical and magnetic forces are 
concerned, the whole mass of a body is pushed or pulled. 
The absence of an explanation of this connection does not 
give rise to any appreciable difficulties in the intelligent 
understanding of the sciences of optics and of radiant heat, 


* Karl Pearson, “ Grammar of Science,” p. 63. 
T British Association, 1888. 
1 Heaviside, Electrician, Vol. xxx., p. 239, par. 173. 
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suppose that light is nothing more or less tban such: an 
electro-magnetic disturbance, as that which we have been 
imagining, the motion of the ether, according to the elastic 
hypothesis, seems to be of the nature of a shear. A very 
simple shear of this kind would be set up in a jelly if a ball 
were embedded in it, and were given a twist and then allowed 
to fly back.* Spherical shear-waves would start out and 
travel through the jelly. But the ether motion is not so 
simple as this, and mathematicians who can put into the - 
form of equations. all the modes in which such vibrations 
could be set up in a jelly, and who also have before them 
Maxwell’s equations which describe in mathematical 
language, the kind of vibrations which must take place in 
the ether in order to fit the observed facts of optics. and 
electro-magnetism, tell us that the two sets of equations can- 


not be reconciled. 


- 


. Evecrrons. f 


A group of phenomena of which the Crookes radiations, 
cathode rays and Prof. J. J. Thomson’s discharges in gases 
are examples, have led to the hypothesis of streams of elec- 
trically-charged corpuscles of far smaller dimensions than 
those which have been assigned to atoms. The cog wheels 
of Oliver Lodge are analogies, though he has described them 
so vividly that a reader of his * Modern Views" needs to 
remind bimself that space is not really filled with such 
mechaniem. But these charged corpuscles, appearing again: 
in the theory of electrons, have discouraged many students 
who have been tempted to lay it aside until it is estab- 
lished, or perhaps abandoned ; for a corpuscular theory of 
electricity, after the labours of Faraday, Maxwell and Hertz, 
appeared to be as retrogressive as a corpuscular theory of 
light. Electrons seemed to be related to the theory of ionis, 
an orthodox conception of Faraday: orthodox, because it 
conflicted with no electrical or molecular theeries, and merely 
gave the name of ions to hypothetical groups of molecules, 
grouped for the convenience of -the chemist. But the 
latest electron is not a charged corpuscle, but the charge 
without the corpuscle. To the mathematical mind this 
presents no difficulty, but to the constructive mind 
it is like the grin without the Cheshire cat. The 
mathematician, as soon as he has expressed bis 
conception in symbols makes no farther demand on his 
imagination, but simply lets loose his algebra. He may 
condesoend to interpret his results into words; sometimes 
he cannot, and he seldom considers it to be an omissions. 
Fortunately, the jelly theory of ether provides a neat analogy.” 
Mr. J. Swinburne imagines a slender tube to be thrust into a 
thin jelly, and a little of the jelly to be sucked out- 
The tube is withdrawn, and is thrust into another part, and. 
the portion of jelly expelled. The tube is again withdrawn, 
and we have a negative and a positive strain set up in the 
jelly. No nucleus is necessary. re 
CONCLUSION. Е 

‘Such is the state of the modern electrical theory во far ав 
it is ready to be translated into ordinary language. It may 
be objected that these articles leave the matter in a very 

unsatisfactory condition, but it must be pleaded that every 

month brings fresh facts to light; some are unlooked-for 
discoveries, others, as a rule, of far greater value to science, 
are the result of patient experimental research along lines 
suggested by deliberate reasoning. ле: 

The віх watertight compartments into which physical 
science has been divided are being broken down; the minor 
sub-divisions of voltaic and frictional electricity Нате already 
disappeared, and the misleading notions of quantity and 
intensity survive only on the labels on telegraph instruments. 
Electrical, magnetic, and optical science are blending imper- - 
ceptibly into the great subject of radiant energy. Chemistry 
is. linked to these on one side by electrolysis, and on another 
by Zeeman's diseovery, and the theory of chemical affinity - 
will soon fall in line, Molecular physica, ‘elasticity, and 
gravitation are awaiting their turn; energy in a hundred 
convertible forms; and a single medium underlie the whele. 

To frame a comprebensive theory in any one science is 4 
far more difficult undertaking to-day than 20 years ago. It i 


ip DUM Lectures and Addresses,” Sir W. Thomson, Vol. 1. 


- 


T This paragraph added in January, 1901. 


is far better that a theory, sound-ae'far.as it.goes, should be 
incomplete, than that it should be encumbered, by erroneous. 
conception of misleading hypotheses. The student of physics 
of to-day is not disposed to agree altogether with Newton's 
dictum, © Nature is simple,“ but he values the precept 
which bids him deny himself the luxury of superflaous 
causes... Neither more, nor more onerous causes, wrote 
Sir William Hamilton, “аге to be assumed than are necessary 
to account for the phenomena.” “ Тһе grand, and, indeed, 
only character of truth," said Sir John Herschel,“ is its 
capability of enduring the tests of universal experience, and 
coming unchanged out of every possible form of fair 
discussion." | | | 


FEED WATERS AND THEIR ACTION ON 
BOILERS. is 


By CLIFFORD A. BOWEN. 


(Cancluded from page 579.) 

THE method of purification of feed water, by means of 
settling tanks, has far more to recommend it than the auto- 
matic devices that are on the market; they certainly adver- - 
tise that they require very little looking after, but the worst 
of qutomatic feed puritiers is, that they don't do their work 
when your back is turned, and ás for time, what is simpler, 
when onc? you know the quantity of water in the tanks, than to ` 
add tlie required amount of lime and soda, stit up all the 
sediment at the bottom; in a few minutes one can take 
a test and sec exactly how hard or soft the water is. The 
reason one stirs up the sediment is, that being rather caked, 
it falls faster than the fine precipitate, due to the soda and 
lime bringing them down faster, Во that in an hour one can 
comrhence to feed from the top of the freshly treated water, 
leaving the other tank to be filled afresh. The drawback to 
settling tanks is, that they occupy а lot of room; their 
first cost also goes against them, but the success which 
attends them fully repays this; the success is due to the 
accurate softening of the water. | 2o Wee. % 

The usual method of determining the hardness of water. 
is by the soap test, first brought into use by Clarke, of 
Aberdeen. I believe the hardness of a water depends prir- 
cipally on the salts of lime and. magnesia contained in it, 
and a determination of the degree of hardness affords some 
indication as to their quantity. This method depends upon ° 
the property possessed by the salts referred to of forming 
insoluble oleates or stearates with soap. When, therefore, a 
solution of soap and weak alcohol is added to the water and 
shaken, à permanent lathering will not take place till the 
whole of the lime and magnesia salts have been precipitated ; 
but immediately the precipitation is complete, the slightest 
excess of soap forms, upon shaking, a fairly permanent frothy 
head. The hardness of water is of two kinds, permanent 
and temporary; temporary hardness is caused by carbonate 
of lime,.so that if the water be boiled the carbonic acid gas 
is driven off and the carbonate of lime precipitates. "The 
hardness that now remains is caused by sulphates, chlorides 
and nitrates of lime and magnesia. 

The following is the method of testing :—Measure 50 cc. 
of' water into a stoppered ‘bottle of 200—250 cc. capacity ; 
shake ‘briskly to remove from the bottle any carbonic acid 
that may have been liberated; now add standard soap 
solution from a burette 2 ec. at a time; when the final 
point is ‘early reached add the soap in smaller quantities, 
thaking wellafter each addition, and placing the bottle on 
its side. The test is complete when a soft creamy: 
lather rethaios unbroken over the -whole surface for five 
minutes; it is móst important Њаё the soap solution &hould - 
be added in small quantities and be well shaken. Not more 
than 16<cc. of soap solution must be added ; if this is nét - 
sufficient to cause a luther, smaller quantities of water must 
be used, say, 25 cc. or 10; then fill up with distilled water to 
50 c.; then, of course, multiply the result by two or five, 
as the case may be. x | 

8 | 
* - * Karl Pearson, The Grammar of Science,” pp. 110, 482. 
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The following table shows the corresponding grains per 
gallon of CaCO, for each cc. of soap solution :— 


| 


Volume of soap Grai 
solution. * | of Es coe = | W N on 
1 MEN | 
1 | 89 | 9:6 889 
2 | 1:36 10 9:31: 
24 173 10˙5 9:84 
3 | 2:27 1 10:40 
36 | 2:82 15. 10:94 
4 3:20 12 11:50 
48 | 4 12:5 12:05 
b 4:20 | 13 12°61 
56 | 48 | 135 1316 
6 | 5:20 | 14 13 72 
64 | 5:60 | 14:5 14 28 
7 6:20 | 15 14:83 
78 т | 15:5 15°41 
8 | 721 16 16 
86 | 7:84 — = 
9 | 8:26 — = 


Standard soap solution is made as follows :—Take 10 

grammes of best Castille soap containing 60 per cent. of 
olive oil, and dissolve in a litre of weak alcohol ; care must be 
taken to dissolve the whole of the soap. This yields a solution 
containing exactly sufficient soap in 1 cc. to precipitate 
1 milligramme of carbonate of lime, The strength of the 
soap solution is verified by means of a solution containing a 
known quantity of carbonate of lime or calcium chloride 
(equivalent to a known quantity of carbonate of lime). 
° 1°11 grammes of pure fused calcium chloride is dissolved 
in a litre of water ; this solution contains calcium chloride 
in the proportion of 1 milligramme of carbonate of lime in 
1 cubic centimetre. 12 cc. of this solution is now taken 
and made up to 70 cc. with distilled water, so that in 70 cc. 
there are 12 milliyrammes of carbonate of lime. 70 cc. of pure 
distilled water consumes 1 cc. of standard soap solution 
(= 1 milligramme of carbonate of lime) before it gives a 
good lather. 

Therefore if the standard soap solution is of correct 
strength, it should take 13 cc. to give a good creamy lather 
to 70 ec. of the solution containing 12 milligrammes of 
carbonate of lime. 

The reason why 70 cc. is used is because 1 gallon of 
water contains 70,000 grains, and 70 cc. contains 70,000 
milligrammes, so that 70 cc. is a sort of miniature gallon, 
wherein each milligramme corresponds to 1 grain in the 
gallon. If we know the number of milligrammes of solid 
matter in 70 cc., we know the number of grains per gallon. 
Say, for example, you wanted to know the total solids in 
a gallon ef water; take, say, 250 cc. and evaporate in a 
porcelain dish (250 cc. is taken because the amount of 
solid matter in water is so small that it is difficult to weigh), 
dry thoroughly, and weigb. For example :— 

Weight of dish &nd residue from 250 cc. 


of water wed E m 36:56 grammes. 
Weight of empty dish ... she рав 3641 . „ 


150 grammes. — 


Then 150 x `4 = ‘06 grammes in 100 cc. . 
06 х ‘7 = 041 crumvios in 70 c. ^ 42 milligrammes 
in 73 cc. of water, or 42 grains in 1 gallon of water. 

Another great curse to the engineer is the presence of 
free oxygen to be found in water. It enters the boiler, 
especially when fed with cold feed in the form cf an hydrate 
(HO). The exact action taken by the hydrate is difficult to 
state; some say that the galvanic action in the boiler exer- 
cises a chemical change with the iron, for being the more 
electro-positive metal, it combines with the hydrate, forming 
ferric hydrate (FEH, O,).. The action of heat then con- 
verts the ferric hydrate into tbe oxide (rust), which breaks 
away from the iron during the working of the boiler, leaving 
the plates clean and open to the attack of fresh oxygen; so 
the cycle of changes continues till the boiler becomes too 
thin to be safely worked. If the mud from the blowdown 
be examined, and is found to contain small particles of scale 
of a black-red colour, you may be sure that it is magnetic 
oxide of iron formed by the above process  Profs. Lewes 
and Brown, I believe, hold that the carbonic acid combines 


with the iron, forming ferrous carbonate ; the hyd 
being set free, the ferrous carbonate then takes up ihe free 
oxygen in the water forming ferric oxide (rust), and the 
carbonic acid becomes free, only to return to the attack as soon 
as the oxide is removed, and во the chemical action goes on 
in a cycle. ' 
Pitting in a boiler is caused by the above action, in the 
presence of small particles of brass and copper. Copper and 
brass enter the boiler in this manner: condensed water 
flowing through copper condensers takes up any copper dust, 
and particles of copper from the condenser tubes; also 


brass from the air pumps, which are made of gun-metal . 


(liner, rod and bucket), finds its way into the boiler. 
These particles rest on the plates and tubes, causing galvanic 
action; the result has already been referred to. There are 
two methods in use to prevent, pitting and corrosion; one is 
to wash the boiler with a very thin coating of cement, thereby 
insulating the plates from any substance that might enter 
the boiler and so cause galvanic action. "This method was 
first tried at Liverpool many years ago on boats fitted with 
new boilers before going to sea, and was found to angwer very 
well. The other method, which is universal, especially in 
marine practice, is the presence of slabs of zinc in boilers, 
These slabs of zinc are fixed on stays, or are fixed on a bolt 
from 3 to 8 in. long and screwed to the boiler plates, making 
good electrical contact. The action is obvious. The zinc, 
being the more electro - positive metal than the iron or brass 
and copper, gets eaten away just in the same way as the 
iron was eaten before a more electro-positive metal was put 
in. The zinc slabs should be of rolled zinc, which is more 
suitable than cast slabs. Corrosion may occur in boilers, 
and very severely, too, by the use of animal and vegetable 


oils, used in cylinder and piston rod lubrication, finding 
their way into the condensers and from there into the boiler. · 


Tallow, which forms a great part of the above oils, is com- 
posed of fatty acids, chiefly stearic acid and glycerine, which 


when boiled with soda is decomposed into stearic acid, while 


the glycerine and soda form soap. Even without the aid of 
soda, tallow becomes decomposed when boiled at high tem- 
perature. Though stearic acid may be weak when compared 
with sulphuric and other mineral acids, yet it slowly and 
surely eats away the plates. Irregular corrosion and pitting 


may also occur from the irregular formation of the iron; the 
corrosion has been attributed to the presence of slag and 


the irregular structure of the iron, the softer parts being 
the more readily attacked. The lesson to be learnt from the 
above, is the use of only the best hydro-carbon oils for parts 
of machinery from which there is the slightest chance of the 
oil finding its way iuto the boiler. 

I will now pass on to some simple water tests showing the 
presence of iron, lime, magnesia, sulphuric acid, ammonia, 


nitric acid, and organic matter. Use a porcelain dish and not . 


glass one, because glass is attacked by boiling water, more so 
than porcelain. 7 | | 

1. Boil 2,000 grammes of carefully collected water in the 
porcelain dish down to one half. This generally produces a 
precipitate containing those constituents of the water which 


were only kept iri solution through the agency of free: 


carbonic acid as carbonate of lime, carbonate of magnesia, 


sesquioxide of iron; pass the fluid through a filter perfectly . 
clean and free from any trace «f iron or lime, wash the . 


precipitate well after removing the filtrate,” then 
examine both as follows :— RS 

Dissolve the precipitate on the filter in the least quantity 
of dilute hydrochloric (effervescence shows carbonic acid) ; 
treat, separate portions as follows :— 

(a) Add sulphocyanide .or ferrocyanide of potassium to 
test for iron ; if iron is present a blue precipitate i8 formed. 

(b) Take another portion, boil’ with ammonia, filter if 
there is any cloudiness or precipitate, mix the filtrate with 
oxalate of ammonia in excess, and stand for sometime in.& 
warm place; a white precipitate indicates lime as carbonate. 
Or if H, SO, is prerent in the water ss sulphate also, filter 
the precipitate and mix the filtrate again with ammonia, and 
add some phosphate of soda, stir well, and ‘allow to ‘stand 
for half a day; white crystalline precipitate, which may often 
be visible only on the side of the glass when the fluid is 
poured out, indicates magnesia. 


(c) Add some chloride of barium, and allow to stand for 
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some time, say, 10—17 hours; a.white precipate means. 
sulphuric acid is present. 

Examine the filtrate marked 

(a) Mix a portion with a little hydrochloric acid and 
chloride of barium ; a white precipitate indicates sulphuric 
acid. 

(b) Mix a portion with nitric acid and add nitrate of 
silver ; a white precipitate or turbidity indicates chlorine. 

(c) Evaporate a fairly large quantity of the filtrate to con- 
centration point, add a little brucia dissolved in concentrated 
sulphuric acid, then the solution immediately acquires a 
magnificent red colour, indicating nitric acid. This is a 
very delicate test. | 

(d) Acidify a large portion of the water after filtering (to 
remove suspended matter) with hydrochloric acid and 
evaporate nearly to dryness; add hydrate of lime thoroughly 
mixed in a mortar ; then if ammonia is present it betrays its 
presence by its characteristic odour, and if a glass rod 
dipped in hydrochloric acid is brought in contact with the 
solution, white fumes appear. 

(e) Organic matter is detected by the blackening which 
occurs When a portion of the water is evaporated to dryness 
and gently ignited. The precipitate which is formed is at 
first white, then darkens, and, when the organic matter is 
driven off, returns to a light colour again. 

The following are also some rapid tests for pure water. 
Water should show no change on the addition of sulphide 
of ammonia ; if it does, it shows the presence of copper, iron, 
or lead :— 

If carbonic acid is present baryta water turns it turbid ; add 
oxylate of ammonia, and if lime is present the water becomes 
cloudy. If chloride of barium- and hydrochloric acid be added 
to the water, the water becomes turbid if sulphuric acid is 
present. Nitrate of silver and nitric acid show chlorides if 
water changes colour ; and chloride of mercury and carbonate 
of soda indicate ammonia. | 


ARE FREE LAMP RENEWALS DESIRABLE ?* 


By J. ENGLISH. 


FIFTEEN years ago we adopted the plan of free renewals, and have 
found it beneficial and wise. We could devise no way to induce 
the user to renew his lamps with even reasonable frequency as long 
as he had to pay anything for the lamp, but he would let the 
lamps burn until they broke, and complain to us that our service was 
poor. The necessities of a lamp renewal system seem to be that :— 

1. Lamps should be renewed often enough to ensure the lamps in 
service maintaining a given candle-power during that service, or a 
limitation in fall of candle-power. 

2, The renewale should be made in such a manner as to cause no 
annoyance to the user. | 

3. Renewals should be made often enough to obviate, practically, 
the necessity for customers ever calling for new lamps to replace 
those burned out. 

4. The system adopted should be one that would effect the 
desired end in the most economical manner to the company. 

We determined that a variation of two candles during the use of 
the lamp was as large as would furnish satisfactory service. Testing 
soon demonstrated the fact that with 34-watt lamps we could not 
get an average burning of over 400 hours and keep the lamp within 
the above limits. 

We therefore adopted a principle that all lamps on our circuits 
should be changed once in 400 hours. It was quite clear that with 
a widely varying character of service, if we changed uniformly all 
lamps at a given date we should remove many that had burned but 
a few hours and were good for many hours longer. It was equally 
plain that we could not assort these lamps in the places of installa- 
tion, but we could bring all of them in to the station and then sort 
them by а photometer, discarding all lamps that were not 16 C.P., 
and putting in stock, to go out again, all that were 16 c.P. This 
method we have followed in our different stations for over seven 
years. We change every lamp on our mains four times per year, 
usually in February, May, August and November. We find that 
this results in very few lamps having been used over 400 hours. 
бо Ве; cent. of the lamps brought in are 16 с.р., and all right to go 
ont again. 

The results of this method have been fine, and the experience of 
10 years has:demonstrated :— 

1. That all our lamps, while in service, are at least 14 C.P., or not 
at any time during their service more than 2 candles below the 
initial candle-power. ' 

2. That this method delights the users, who feel they are really 
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Abstract of joint communication read before the National 
Electric Light Association at Cincinnati, May, 1902. 


getting something for nothing. We no longer have occasion to 
send out lamps between periods of changes, and rarely hear of a 
broken lamp. 

3. That the cost of this method is no greater than that of the 
ordinary method of making free renewals. 

4. That the general efiect on our business has been remarkably 
satisfactory ; our lighting is good, better than any I have ever had 
occasion to examine. 

5. That we have now passed beyond the point of complaints of 
service; we rarely see or hear from a user, unless it be on the 
question of rates. 

Generally, therefore, I have not the slightest hesitation in saying 
that, in my opinion, no electric lighting company can afford to do 
business in the old ways, and that the sooner lighting companies 
recognise the inherent weakness of the incandescent lamp itself, 
and devote their energies to attempting to obviate the ill effects of 
this fault on the business, the more successful they will be. 


By F. ELLwWOOD SuriTH. 


I used to believe that a lighting company should own nothing what- 
ever inside a customer's building except the meter. The company's 
responsibility ceased when it had delivered the goods of proper 
quality and quantity atthe meter. Theoretically, this may be true, 
but practically it is not the best method. 

For a number of years I required my customers to buy all their 
lamps; either from our company at cost, or elsewhere, if they saw 
fit. They usually saw fit to buy elsewhere, getting an inferior lamp 
for less money, or not buying at all, and thus not using the elec- 
tricity. To the average customer all incandescent lamps are alike ; 
the customers know and care nothing about voltage and efficiency. 
I have found lamps used on our circuits consuming 5 watts per 
candle-power, and the customer thought he was getting a bargain 
when he bought this lamp for 15 cente instead of paying us 20 centa 
for one of our lamps, which would consume only 31 watts per 
candle-power. Manyatime I have found 110-volt lamps on our 
104-volt circuit, and customers finding tault with us because they 
did not get a good light. When customers have to pay for new 
lamps they will use the old lamps just as long as they will burn, 
and if one lamp does not give light enough, two must be used. 
The light is dim, and tbe billis large; under such conditions the 
frequent result is a notice to the company to discontinue the 
service. ' | 

Several years ago I retained а number of customers that were 
dissatisfied, by simply giving them a few new lamps, and proving 
to them that the trouble was in the lamp, and not with the current. 
The results were so satisfactory, that I was obliged to become con- 
verted to the free-renewal belief, and to give my customers a new 
lamp for every old lamp returned. 

The cost of the lamps isa necessary expense, just as much so as 
is fuel. A customer using a dim lamp of, say, 12 c P., is paying for, 
say, 37 watts. You give him a new lamp giving 16 c. P., and con- 
suming, вау, 50 watts, he will be satisfied with the light, and 
willing to pay for the additional current. You will very soon get 
back the cost of the lamp, and get an increased revenue and a 
satisfied customer. I urge our customers to change their lamps often, 
and if a lamp is dim, to remove it. This request is printed on every 
monthly bill. We do not give new lamps in exchange for broken 
lamps, and exchange free only 8 c. f., 16 c.P., and 24 с.р. lamps. 
We sell new lamps of these candle-powers to our customers at 10 
cents each. 

1 have not adopted the method of sending men to the customer’s 
house and replacing his lamps, but I try to keep the dim lamps 
weeded out by circulars and notices on the monthly bills. This 
plan works fairly well, and I do not often have complaint of dim. 
lights. I confess, however, to believing that a periodieal systematic 
renewal of all lampe on the circuits is a very good thing. 

All lainps returned are photometered, and if of sufficient candle- 
power, are put into stock to be used again. We retain those giving 
14 C. P., and use them near the centre of distribution, where tbe 
voltage is a little greater. | 

I do not believe in furnishing free the first installation of lamps, 
especially in residences, because in 3 great many instances the return 

r lamp will be very small, and the cost of the first lamps will not 
keep away any desirable customers. I believe that every company 
furnishing electric current for incandescent lighting ought, for its 
own good, to furnish free incandescent lamp renewals. 


Ву F. W. LITTLE. 


During the last three years we have entirely remodelled our 
generating plant and distributing system, entailing a large expense, 
and requiring a change of voltage of our secondaries from 52 to 104 


: volts, thus necessitating a change in consumers’ lamps. This was 


done by an exchange on the basis of a charge of 20 cents for each 
new 104-volt lamp, and an allowance of 10 cents for each 52-volt 
lamp replaced. This resulted in bringing up the incandescent 
lamps on our system to a very good standard at a low cost to the 
consumer. | 

The above conditions have delayed our making any reduction 
in the selling price of lamps. We are now, however, considering 
selling lamps at cost, and renewals at à nominal price where con- 
sumers turn in burned-out lamps of the brand we handle. We 
believe this willensure the use of first-class lamps on our circuits, 
and the freer use of current, due to the low cost of the lamps, 
without entirely cutting off the revenue from lamp sales. The 
renewal of lamps at a low cost, or free of cost, to the consumer, 
must be considered largely as an advertisement, but where estab- 
lished rates for current are such that concessions must be carefully 
counted before being allowed, we think it good policy to make each 
concession count for as much as possible. 


a 
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By W. J. GREENE. 


From 1888 to 1893, free lamp renewals were furnished by us. In 
1892 it became evident that the net earnings were rot keeping 
proper pace with the growth of the plant and the increased invest- 
ment. In 1893 this condition became critical, and a change of some 
kind became imperative. Two reforms were adopted: one, the 
adoption of a minimum charge proportional to the maximum- 
burning lamps; the other, the discontinuance of free lamp renewale. 
The desired resulta followed. These changes were soon followed by 
the adoption of a two-rate system in connection with the minimum 
charge, so that consumers upon whom fell the heavier cost of lamp 
renewals were many times compensated for such expense by the 
lower cost of service. | 

The reasons originally advanced in favour of charging for lamp 
renewals were:— 

1. Reduction in operating expenses. | 

2. Consumers bad been accustomed to maintaining equipments in 
all other methoda of lighting, except arc lamps, and this company 
considered lamp renewals a legitimate expense to be borne by con- 
sumers. Nearly all of our customers concurred in this view. 

The reasons for continuing preeent arrangements until such time 
as local conditions may make desirable the furnishing of free lamp 
Tenewals, are :— 

1. The rapid increase of business, in the face of hard competition 
with gas, being difficult to provide for with increased capacity, 
owing to manufacturing delays and engineering difficulties, makes 
any check to growth, as may result from charging for lamp renewals, 

desirable. 

2. Lack of facilities, under present office arravgementa, to carry 
я supply of lamps and conveniently serve consumers with lamps 

-from the office. Lamps, supplies and construction work are 
furnished by local supply houses, who are, on the whole, furnisbing 
consumers with a good lamp at figures slightly in advance of cost. 

3. Advantages accruing to supply houses from handling lamps 

and the better service they can render us in return. 

4. Avoidance of the extra time required on the part of the 
dE and extra cost of rental for storage room, labour £nd 

| By Francis W. WirLLcox. 

The custom of making the consumer supply his own lamps is a 
direct inheritance from the practice followed in gas lighting, of 
having the burners supplied by the consumer. 

With the old simple tip burners it made little difference whether 

the consumer supplied them or not; the quality of the gas, and not 
the burner, determined the cbaracter of lighting service. 

With incandescent lamps the case is quite different, the lamp 
being a complicated device, requiring tecbnical knowledge to select 

-the best type and proper efficiency. It also deteriorates in service, 
requiring replacement at fixed periods to maintain lighting resulte. 
In other words, we have here a case in which the burner is a 
feature having a Jarge influence on results. 


With the introduction of Welsbach lamps in gas lighting we have | 


a burner quite similar in character and in results to the incandescent 
lamp. It would be natural to expect, therefore, that the same 


-necessities that have caused so many electric lighting companies. 


to provide for the supply of the lamps to their consumers, would 
cause gas companies to take up the supply and maintenance of 
“Welsbach mantles. 
In point of fact we find this very practice becoming adopted by 
gas companies. The arguments and reasons given for this step are 
exactly similar to those advanced for free electric lamp renewals, 
proven and established by practical experience with the Welsbach 
lamp in service. This result is, I tbink, quite positive and con- 
elusive testimony in favour of free lamp renewals for electric 
lighting companies. The Welsbach mantle is a delicate device, and 
may be readily broken, with no evidence to show whether it failed 
of its own accord, or was deliberately broken. It would, therefore, 
seem necessary to make tome nominal charge for renewals, to pre- 
vent fraud on the part of the consumer. This necessity does not 
exist with incandescent lamps, which can be readily broken only 
by destruction ofthe bulb, thus giving cvidence of forcible or delibe- 
rate breakage. Free electric lamp renewals are, therefore, wholly 
practical, as not liable to cause any loss from fraud. 

In his address before the Society of Engineers in London on 
february 3rd, 1902, President Griffith strongly advocated the super- 
vision of mantles and burners :— | 

“The time is past when responsibility can be said to сезге on the 
delivery of reasonably pure gas at a statutory pressure at the con- 
aumer’s meter, and no gas manager can hope to maintain or extend 
4he success of his undertaking unless he is prepared to assist the 
‘consumers in making the best use of the gas after delivery.” 

In his presidential address before the British Southern District 
Association of Gas Managers on March 6th, 1902, Mr. W. E. Price 
said :— 

“As the incandescent burner is at present constructed, it is 
evident that its maintenance by gas companies must be undertaken, 
otherwise many consumers will throw it aside as being troublesome. 
Quite a number of gas companies have already adopted some method 
of maintenance, though there does not appear to be a unanimity of 
opinion as to which is the best.” ; 

In his addrees before tbe Manchester District Institute of Gas 
Engineers in March, 1902, President Arthur Graham says:—“ The 
supplying and fixing of ordinary flat-flame burners free of cost to 
the consumer, also the maintaining, cleaning and renewals of 

mantlesin the case of incandescent burners, at a nominal charge, 
although in themselves unprofitable transactions, are calculated to 
do more in the way of satisfying the users of gas and pcpularising 
the supply than any amount of discount or similar inducements to 
prompt payments.” 


The Gas World, January 4th and 11tb, 1902, gave particulars of 
the methods of carrying out the system adopted respectively by the 
South Metropolitan, Sheffield, York, Ipswich, Wakefield and Tun- 
bridge Wells Gas Companies. 

It would be interesting to hear how far this practice is being 
adopted in the United States. 

With gas companies adopting such practice, how can the el:ctric 
lighting compeny omit the control of lamp renewals or free supply 
of lamps, and hope to compete in lighting work ? 


NEW PATENTS, 1902. 


Compiled exprestly for this journal by W. Р.'Тномрвок & Co., Electrical Patent 
Agents, 822, High Holborn, London, W.C., and at Liverpool, to whom all 
inquiries should be addressed. | ' 


21,185. ‘An improved method of and apparatus for automatically operating 
telephone exchanges." L.E. DE More. September 29th. 

91,901. “ Process and apparatus for the manufacture of accumulator plates." 
М. A. ADAM. (Ludwig Engelmann, Germany.) September 29th. 

21.902. “Improvements in or connected with dynamo-electric machines.” 
J. H. Sr. HILL MawpsLEy. September 29th. 

21,219. Improved method of and means for lighting miners' and other lamps 
by electricity." W. PATTERSON and C. DARKAH, JUNR. September 30tb. 

21,217. “ Improvements in the construction of regulating switches for use in 
connection with electrical installations." A. Normanton and F. J. McELRoy. 
teptember 30th. 

21,229. “Improvements relating to automatic electrical switches," С.Н. 
Orronp and Т. H. Massu. September 80th. i 

21.296. “Improvements in and relating to steering gear for motor road 
vebicles, electric or steam launches, and the like." 1. MATHEWSON and A. J. 
FIELDING. September 30th. 

21,967. “Secret electrical interrupter.” Е. Zay. September 30th. 

21,279. “ Improvements in the manufacture of incandescing electric lamps.” 
T. W. LOWDEN. September 30th. 

21.301. Improvement in or relating to telegraphic apparatus engines On 
ship board.“ J. C. Kay and J.G. Kay. September 30th. 

21,346. ‘Improvements in or relating to electric arc lamps." THE JANDUS 
Anc Laur AND ELECTRIC Co., LTD., and A. D. Jones. October Ist. 

21,870. "Improvements in devices for suspending electric lamps and other 
lightiog apparatus." W. H. Pick. (Trading as Collins & Co.) October Ist. 

21,388. ‘Improvements in electricity meters.“ G. C. FRICKER and W. М. 
MonpEv, October 156. 

21,453. ‘Improvements in capstans operated by electricity." F. W. Hor- 
LICK. October 2nd. (Compiete.) 

21,471. *'Electrica!ly actuated and controlled clock.” J. A. CARRUTHERS. 
October 2nd. (Complete.) 

91,473. "Improvements in machinery or apparatus for perforating tele- 
graphic tape suitable for use in the automatc transmission of telegraphic 
messages." F. С. Crean. October 2nd. . . 

21,448. “An improvement applicable to troliey beads for electric tramcars 
to guide tbe line w.re into the groove of pulley when changing the direction of 
the car.” W.H. Соок, T. Cook and W. E. PARTINGTON. October 8rd. 

21,490. "Improvements in wireless telegraphy." F. BIDDLE and J. CROWLEY. 
October 3rd. 


21,523, "Electric fire alarm.“ А. Piz zALA and A. G. GiirriN,. October 8rd. 

91,004. Au electric cordgrip lampholder and shade carrier." A. M. C. 
JoaNNIDI ana C, Hrsroep. October áth. 

21,616. '*An improvement in the copstructi^n of commutators for series- 
wound brush dynamos." W. Hops. October 4th. 

21.628. Ап electro-magnet friction clutch." K. Sr. GEORGE KirkE and 
F. CHURCAILL. October ith. 

21,29. “ Improvements in а: matures.” E. A. M. BiNpLoss. October 4th. 

21,648. ‘Improvements in the control of the electromotors on electric 
railway cars." SiExENs Bros. & Co., Ітр., F. хрл, and A. M. DUKE. 
October 4th. 


ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Speciflcations may be obtained of Messrs. W. P. Thompson 
and Co., 822, High Holborn, W.C., and at Liverpool, price, post free, 9d. 
(in stamps). 


13,999. "improvements ia arc lampe." 1. Benard. Dated August 8rd, 1900. 
A clutch lamp has a frame consisting of a top plate connected by uprights with 
a base plate, which carries a guide and side rods supporting a ring with rods, 
and a collar holding an arc-closing cylinder against asbestos packing. The 
lower end of the glass cylinder is closed by an asbestos washer, held in its neck 
by the flange of a lower carbon holder, w ich is held down by a screw ring. 
The conductor to the lower holder is passed through a porcelain tube. The 
upper carbon passes through a loose gas check into & slotted tube, which 
slides in а guide, and carries а tubular core in а ber ies solenoid. 5 claims. 


14,054. ''improvements in indicators for electrio bells aud the like." Sax and 
Co., and J. and J. Aird. Dated August 4th, 1900. Relates to indicators for 
electric belis, &c. 2 claims. 


14,086. “improvements in the starting devicoe of explosive vapour motors." 
F. W. Hayward and R. С.Рех. Dated August 7th, 1900. Starting. ‘Che charge in 
the cylinder is ignitea at starting by an electric current which passes through 
the stud and the arm on the disc which is held against it bya epring. As soon 
as the engine is started, the dito is turned by friction, until the arm 18 arrested 
by the stop so that the igniting circuit is broken and untimely ignition 18 pre- 
vented. 2 claims. 


14,088. “improvements in wireless or Hertzian telegraphy.” A. C. Brown. 
Dated August Ich, 1900. Relates to arrangements in connection with the aeriel 
condition in wireless telegraphy. Tbe post is tormed of metal or of wood, &с., 
with a surface partially or wholly of metal, and is made sufficiently rigid to be 
supported by insulators without employing guy ropes or stays above the level of 
the structure to which it is attached. The post, preferably tubular, and either of 
metal or metal supported on an internal wooden or other rod, is & modifled form 
of the broad strip described in Specification No. 24,955, A.D. 196. The spark gap 
and cohererare arranged either between parts of the conducting post or etween 
the post and earth or a capacity. Spark knobs and coherer connections are 
shown; this circuit includes a long-range switch. The attachments of the loc 
circuit connections are made as far apart as possible. The provisiopal specifi- 
cation describes & post in three portions, the gaps containing the spark gap and 
рон, and a sleeve being provided for protecting the part not in Use. 

claims. 
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TECHNICAL SOCIETIES AND SECRECY. 


Mn. C. F. Scorr delivered an interesting Presidential 


address to the American Institute of Electrical Engineers at 
its 168th meeting held in New York in September, dis- 
cussing the growth of the electrical industry in the States 
and elsewhere, and considering the effect which the Institute 
has, and the far greater effect it ought to have, upon that 
industry. Twenty-seven years ago, when the society was 
founded, half its officers were identified with the telegraph, 
and the capital invested in electricity outside telegraphic and 
telephonic work did not exceed $1,000,000. Now there has 
arisen a generation of electricians “ to whom the click of the 
sounder is unintelligible,” and the total capital sunk in elec- 
trical undertakings approaches & 4,000,000,000. The institute 
numbers 1,546 members ; but if it bore the same relation to 
the kilowatt capacity of the power stations of the country 
as does the British Institution to those in the United 
Kingdom, its members should be 25,000. Five per cent of the 
members attend the meetings, and 2 per cent. read papers. 
Of these papers 20 per cent, come from professors, 25 per 
cent. from consulting engineers, and 45 per cent. from 
engineers employed by manufacturing companies, This 
last analysis of the derivation of the papers communicated to 
the American Institute is worthy of attention, for it shows 
that the manufacturing concerns of the States are keenly 
alive to the importance of the so-called scientific side of 
their business, employing technical advisers who are com- 
petent to do work fit for publication, and permitting those 
advisers to publish the results of their researches. A spirit 
is too often met with in this country which leads the em- 
ployer to refuse permission for the publication of work dore 
in his laboratory, even when he is willing properly to finance 
a laboratory in which respectable work can be done. There 
are, of course, some secrets in all branches of manufacturing ; 
but, during the invention or control of industrial processcs, 
important new discoveries are constantly being made, 
which, buried in private note books, are of no more 
pecuniary value to the proprietor of the factory for being 
hidden from the world. Broadly speaking, and reviewing 
equally all departments of manufacture, there are really very 
few secrets deserving the name; for the manufacturer who 
fondly imagines that he is making a certain article by 4 
special process known only to himself, who swears his 
employés to silence, and builds a brick wall round his works, 
forgets that by so doing he prevents the infiltration of new 
ideas among his staff, and remains blissfully ignorant that 
all his rivals are employing identical methods, with the 
exception of those who have effected improvements many 
years ago. 

It is owing to this constant dread of having his brains 
picked—when perchance there is nothing in them worth 
picking—which seems to be specially characteristic of the 
Englishman, that technical, as opposed to purely scientific, 
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societies do not always flourish so well here as abroad. The 


English member of a certain trade often fails to appreciate 
the truth of Mr. Scott’s remark that while each has 
his individual interests, there is a general interest 
common to all Most of the members of a technical 
society may be trade rivals, striving all day long to 
prevent each other getting orders and work; but 
they have alike one or more common foes, and it ought to 
be possible for them to meet of an evening amicably to 
devise methods of overcoming those foes, offensive and 
defensive methods which shall assist all indifferently, without 
unfairly benefiting one. "There is sometimes to be encoun- 
tered among British manufacturers a most reprehensible 
practice of depreciating the value of all their rivals’ pro- 
ducts when they are talking to a possible customer, instead 
of limiting their remarks to an advocacy of their own 
merits. Repeated two or three times by different men in 
different offices to the same layman, this habit causes the 
customer to be lost to the trade altogether; for after calling 
upon half a dozen firme, the customer has received five 
separate expert opinions that the goods sold by each 
firm are bad, and only one (which is er parle) that 
they are good and fit to be purchased. After such 
treatment as this, no surprise need be felt if the 
layman seeks and finds some totally different way of ful- 
filling his requirements, avoiding completely the industry 
which has taught him such a lesson of inefficiency and 
internal dissension ; while at the same time he is tolerably 
certain to go round among his friends and acquaintances, 
recounting his experience, and warning any of them who may 
contemplate becoming customers of any single firm in the 
trade, that he has the best of reasons for knowing that the 
company is bad and its products worse. 


We reproduce below the substance of a 
circular letter which has been sent by the 
Council of the Institution of Electrical Engineers to the 
clerks of some of the larger counties and boroughs. The 
letter reveals the depths of bad form to which some pro- 
fessional men have knowingly descended in their search for 
work, and local authorities in their natural ignorance of tbe 
dictates of good taste. — The average tradesman with a seat 
on the Borough Council may be an honest man and a good 
fellow, but he is no more likely to comprehend the funda- 
mental principles of correct professional conduct than he is 
to understand the management of an electrical supply under- 
taking. There is some excuse for the councillors, but there 
is little for their clerks, who very well know, from their own 
rigid rules of conduct, that to advertise or to answer 
an advertisement for professional services is a gross 
breach of etiquette. Still less can the engineers be 
exonerated from blame who, by responding to such 
advertisements, and by touting for work, directly 
or indirectly, have rendered necessary this strong 
action on the parb of the Institution. That some such 
action was urgently needed was well known—to none more 
so than to the technical press. Time after time we ourselves 
have drawn attention to the constantly declining standards 
of professional conduct. What is really wanted is, appa- 
rently, some such power as is vested in the Law Society and 
the Medical Council, by which every soi-disant consulting 
engineer should be required to possess full qualifications for 
the post, and to act in accordance with the dictates of 
etiquette, on pain of being “ struck off the register " in case 


Professional 
Etiquette. 


of default. Asa matter of fact, we believe that the respec- 
tive Institutions already possess this power, if they care to 
exercise it. 

À point which certainly demands attention is the tendency 
of civil and mechanical consulting engineers to invade the 
domain of their electrical confrères, on the somewhat thin 
basis that ‘electrical engineering is a branch of mechanical 
engineering." So it is—and so are shipbuilding and plumb- 
ing. Yet we never hear of ‘a naval constructor giving 
advice re water pipes. The fact is, that electrical engineer- 
ing is regarded as lawful prey by members of the older 
professions, not because they know anything about it, but 
because they have acquired a certain standing and con- 
nection in their own special lines, their clients do not know 
enough to distinguish between the familiarity born of 
experience, and that bred of books, and—there are always 
lots of skilled assistants to be had cheaply, to do the real work ! 

If our own Institution could confer with its elders, and 
establish some line of demarcation to kcep these rapacious 
intruders within legitimate bounds, a vast amount of bad 
work due to inexperience would be avoided, and there would 
be the less occasion, thanks to the greater number of jobs 
open to them, for such offences as those stigmatised in the 
letter in question :— 


INSTITUTION OF ELECTRICAL ENGINEERS. 


28, Victoria Street, 
Westminster, S.W. 
October 17th, 1902. 

Bir, —As it has come to the knowledge of the Council of this 
Institution, that in several cases consulting engineers have applied 
for employment, and in othera local authorities have advertised 
for consulting engineers, I am instructed by the Ccuncil to forward 
a copy of the code of etiquette in such matters that, in their 
opinion, ought to govern all those belonging to the Institution. 

I am also instructed to urge upon you the great importance of 
having electrical work well done at the most moderate outlay; and 
would point out that by advertising, or by employing those who 
solicit employment either directly or by agents, local authorities 
may deprive themselves of the serviccs of electrical engineers of 
high standing and great experience. 

I have the honour to be, Sir, 
Your obedient servant, 
W. G. McMILLAN, Seerciary. 


STANDARD OF PROFESSIONAL ETIQUETTE FOR CONSULTING 
ELECTRICAL ENGINEERS. 


As approved by the Council of the Institution of Electrical Engineers, 
July 16th, 1902. 
1. No consulting engineer should solicit employment as consult- 


ing engineer verbally, by letter, by agert paid by commission or 
otherwise, or by any other means. 


2. No consulting engineer should answer advertisements for con- 


gulting engineers. 

3. No consulting enginecr should advertise for employment. 

4. No consulting engineer should pay by commission or otherwise 
anyone who introduces clients, 

5. No consulting engineer should receive trade or other discount, 
or surreptitious commissions or allowances in connection with any 
works which he superintends. 

6. A consulting engineer who is also directly or indirectly in- 
terested in any contracting or manufacturing business should in- 


'form bis client in writing what his connection is with such con- 


tractor. 


However, there are two sides to every question ; and for 
an excellent exposition of the other side of this one, we refer 
our readers to an article on ** The Theory and Practice of 
Getting Jobs," reproduced in our issue of Feb. 16th, 1900. 


А rew weeks rgo it was announced 
ME EE in some of the French papers that experi- 
ments bearing apon the practicability of 
communicating with submarines by wireless telegraphy had 
been carried out successfully. In the experiments made on 
British ships it appears that, although no difficulty was ex- 
perienced in transmitting messages to the vessel, there was no 
reply forthcoming. This, of course, isa serious disadvantage, 
for there is no meens of ascertaining that the message has been 
correctly received. Of course the whole question is only in 
an experimental stage at present. An aerial mast i8 a 
very objectionable fitting, as it offers a large amount of resist- 
ance to the progress of the boat. We understand that ex- 
periments in this direction are still being carried out in 
Portsmouth harbour, while the submarine is alongside her 
parent ship the Latona. 
needs no emphasis. 


The importance of the subjert 
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ELECTRO-METALLURGICAL PROBLEMS.—III 
Bv ALEO. A. BEADLB, A. I. E. E., F. O. f. 


ZINC. 


Zinc occurs in nature chiefly as blende (Zn S), aud less 
frequently as zincite (Zh О), and calamine (Zn CO,). 
Blende is generally associated with iron, arsenic, cadmium, 

с. 

s The great difficulties of the present methods of reduction 
are well known. The ore is first calcined to oxide, then 
mixed with carbonaceous matter and distilled in large 
retorts, the volatilised zinc being condensed and cast 
into ingots, when it is known as spelter. Inthis form it 
contains iron and other impurities which detract from the 
value of the metal. The amount of fuel consumed, the loss 
of zinc during reduction, and the rapid deterioration of the 
retorta, a8 well as the large amount of handling required, all 
combine to render the distillation рұрсевз both troublesome 
and expensive, so that a large field is here opened for the 
investigation of the electro-metallurgist. 

In the endeavour to find an economical electro-chemical 
method for the reduction of zinc from its ores, very 
numerous and diverse suggestions have been made, 
some for bringing the zinc into solution, depositing the 
metal electrolytically, and others for converting the zinc into 
chloride, and electrolysiog it whilst fused. 

Among the many methods devised for obtaining zinc in 
solution, only a few may be said to be satisfactory ; for 
instance, the blende can be roasted partly to sulphate, and 
extracted with sulphuric acid; but having obtained the 
zinc in solution, the metallurgiet is now confronted with the 
greatest difficulty in the process, namely, that of electro- 
lytically producing a thick and coherent deposit of metallic 
zinc, The spongy nature of electrolytic zinc is well known, 
and although it has been attributed to various causes by 
different, investigators, all attempts to remedy the evil have 
been 80 far unsuccessful. 

Fair deposite of zinc may, however, be obtained from the 
sulphate or the double sulphates of zinc and the alkali metals, 
or from zincates of soda or potash, with due regard to 
temperature, at current densities two or three times that 
used in copper refining, so that several successful processes 
are already at work, and giving good results for the galvani- 
sation of iron. 

Zinc, however, like lead, can be satisfactorily reduced 
from the fused anhydrous chloride, and this seems the most 
probable direction for future development. 

“inc chloride produced in the wet way has the remarkable 
property, possessed in less degree by many otber salts, of 
retaining about 1 per cent. of water even when fused at a 
dull red heat. This has proved a great difficulty, as a con- 
siderable amount of current has to be used to decompose this 
water, which is liberated as oxygen.and hydrogen, the former 
at a red heat attacking the carbon anodes. The amount of 
current necessary to liberate 1 grm. of hydrogen is the same 
as that required to deposit 32 grins. of zinc. 

Steinhart, Vogel and Fry propose to dehydrate the 

chloride by means of a current of dry air in a partial vacuum. 
F. M. Lyte proposes to digest metallic zinc in the fused salt, 
or to use it temporarily as the anode. If hydrated zine 
cbloride be distilled at a bright red heat, the anbydrous 
chloride, together with hydrochloric acid, distills over 
leaving a residue of zinc oxide. . Metallic zinc is liable to be 
deposited as "fume," but this is overcome by the use of 
fused zinc cathodes and by attention to dehydration and 
temperature, The question of producing chloride direct 
from the ore will be discussed later. 
. Ginc blende occasionally occurs in large deposits, very rich 
in silver, in Mexico and elsewhere, in which case when 
reducing the zinc a very large proportion of the silver 
contents is unavoidably lost ; an electrolytic method based 
on the above principles might, however, enable the entire 
metal contents to be recovered. 


COMPLEX SULPHIDE ORES. 


Perhaps the most abundant deposits of galena and zinc 
blende are those in which they are associated in more or lees 
emal proportione, together with the sulphides of copper, iron, 


made, 


&c. The lead interferes with the reduction of the zinc and 
the zinc with the lead, so that it is necessary to find a. 
method of separating these aulphides, or a process in which 
they would not interfere with one another. m 

Many such deposits occur in various localities, but the 
largest is the lower deposit of the celebrated Broken Hill 
lode of New South Wales. This consists essentially of 
galena containing silver, and zinc blende containing iron, 
with a gangue of quartz, garnets, rhodonite and felspar. It 
averages about 18 per cent. of lead, 25 per cent. of zinc, 6 
per cent. of iron, 20 per cent. of gangue, 20 ozs. of silver and 
2 dwts. of gold per ton, with traces of copper, arsenic, &c. 
The attempts made to concentrate and smelt this mineral 
are too numerous to comment upon. 

The bulk of this ore is concentrated at the mines by Jigg- 
ing, and is separated roughly into three products, only 
one of which is of real marketable value, containing about 
60 per cent. of lead, 10 per cent. of zinc, aud 31 ozs. of 
silver; the tailings, which contain a good proportion of the 
metals, are discarded. 

Experiments with the Wetherill magnetic separator have 
lately given good results; blende assaying 41 per cent. to 
45 per cent. of zinc, 8 to 10 per cent. of lead, and 10 ozs. of 
silver, and representing 50 to 75 per cent. of that originally 
present, has been obtained. 

The peculiar structure of these ores, however, makes it 
impossible to obtain any really reliable results on a small 
batch of ore, since the mixed crystals of blende and galena 
vary in size from that of a pea down to smaller than a pin’s 
head, and whereas in one specimen the crystals may be 
entirely separated by coarse crushing, in another, even when 
crushed to a 60-mesh sieve, crystals of blende may enclose 
smaller crystals of galena, and vice versi, во that it seems 
necessary, in order to get & complete separation of the 
minerals, to entirely chemically disintegrate or dissolve the 
complex mineral. 

Both the concentrates above referred to are of value for 
smelting, since in one there is not sufficieut zinc to prevent 
the economical reduction of the lead, and in the second the 
order is reverscd, the zinc being reducable. When, how- 
ever, the zinc and lead are present in nearly equal propor- 
tione, the ore, even when comparatively rich, may be nearly 
valueless for smelting. This, therefore, constitutes the 
problem of which so much has been heard, and for which 
such numerous electro-metallurgical suggestions have been 


We may class all these suggestions under two headings : — 
(1) Obtaining the metals in solution, which is subsequently 


electrolysed. (2) Obtaining the metals in the form of fused 


salts, either directly or indirectly, and subsequently electro- 
lysing the fused salts, 

Most of the former have been based on the fact that in 
partial roasting, the sulphates are produced, so that when the 
partially-roasted ore is lixiviated with water or sulphuric 
acid, the sulphate of zinc dissolves, while that of lead remains 
insoluble. | 

In the Ashcroft process, ferric chloride was originally used 
as the solvent for the roasted oie, converting the zinc into 
soluble chloride, und leaving the lead and silver as an 
insoluble residue. "The ferric chloride was regenerated by 
the iron anodes used in the electrolytic zinc extraction vate, 
and oxidised in the same vats by carbon anoder. 

Almost every solvent has been pateuted, including the 
mineral acids, the alkali bisulphates, und the alkalis. The 
same difficulties arise, however, in almost every саке; if only 
the zinc is brought into solution the insoluble residue can be 
smelted for lead, &c., although the zinc cannot be tutisfuc- 
torily deposited. Usually both metals are brought more or 
less into &olution, and the satisfactory electrolytic precipita- 
tion becomes almost an impossibility. Moreover, all the 
ubove-mentioned impurities, except the gangue, are dis- 
solved too, and their rapid accumulation in the electrolyte 
becomes disastrous. Neither have any electrodes been found 
to withstand the prolonged action of sulphates and chlorides 
in solution when used as anodes, Lead, however, withstands 
a pure sulphate. 

Glancing at the second kind of process, we at once ses 
that, although the difficulties of manipulation are much. 
greater, the principles upon which they are based promise 
to be of more economic value. 

D 
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It has already been pointed out that the halogen salts appear 
to be best suited to this mode of treatment, and since 
chlorine is by far the cheapest of these, we may settle at once 
upon the chlorides. Several methods have already been 
devised and patented for obtaining the fused chlorides 
directly or indirectly from the mixed sulphides. 

The first consists in dissolving the raw or roasted ore in 
hydrochloric acid, which is both primitive and unsatia- 
factory, and involves the evaporation and dehydration of 
the zinc chloride, or treating the wet ore with chlorine, 
which is supposed to convert the zinc into chloride. 

Brewer proposes to roast the ore to sulphate, leach it, and 
convert it into chloride by means of calcium chloride. This 
chloride of zinc has to be evaporated from solution, fused, 
and then dehydrated. "The dehydration may be effected by 
electrolysis, during which oxygen and hydrogen are evolved, 
or, ав suggested in a patent by F. M. Lyte, the fused salt 
can be digested with zinc, which evolves hydrogen, forming 
basic chloride, or the zinc can be used temporarily as an 
anode. 

Twynam has patented a method in which the ground ore 
is mixed with zinc chloride and raised to just below a red 
heat, whereby lead sulphide reacts to form chloride, which he 
subsequently dissolves oui and separates from the zinc 
sulphide. The weak point of this is that these reactions 
being reversed in solution, the lead sulphide is reformed. 

Larsen passes chlorine over the red-hot ore, forming 
chlorides of both metals and chloride of sulphur. 

Ganelin fuses the ore in zinc chloride, which forms lead 
chloride, and leaves the zinc sulphide undecomposed, and 
from this he then recovers the silver and lead by replace- 
ment by metallic zinc, which  regenerates the zinc 
chloride. The zinc blende is thus freed from the galena and 
can be smelted after leaching. This replacing action is, 
however, slow, and the lead is produced at the expense of 
metallic zinc. | 

Swinburne, and later Swinburne and Ashcroft, produced a 
process that seems to have overcome many of the difficulties 
inherent in the above, besides being entirely novel. In 
principle they hold the ground ore in a bath of molten zinc 
chloride, which acts on tbe silver and lead sulphides; 
chlorine is then passed through and acts upon tbe zinc 
snlphide, converting it into chloride, and this is conducted in 
such a way that sulphur, and not chloride of sulphur, is 
evolved. 

This they propose to do either at the surface of a carbon 
anode immersed in the melt, or by blowing the chlorine 
through the mass contained in a converter, when, it being 
an exothermic reaction, the temperature is kept up to the 
required pitch. The chlorides of lead, zinc, silver and other 
metals present are thus produced, and the metals can be 
fractionally electrolysed out, or the impurities removed, at 
will. 

This process thus obtains the whole of the metallic con- 
tents, and recovers the sulphur. 

The economic results of these various methods remain to 
be seen, but they seem to indicate the direction in which 
successful development is likely to be made. 


ELECTRICITY SUPPLY—MUNICIPALITY AND 
COMPANY. 


* COMPARISONS," said the worthy Mrs. Malaprop, don’t 
become a young woman," and Dogberry—the representative 
of the local authority—called them odorous.” 

In trying to compare results from accounts prepared under 
essentially different systems, the remarks of both the classical 
personages we have quoted are applicable, If the municipal 
authorities and the companies kept their electricity accounta 
precisely upon similar principles, there would, of course, be 
no difficulty in comparing them; but their methods differ 
essentially, nor do either companies or municipalities re- 
spectively adopt absolute uniformity. 

The Board ot Trade have framed forms of accounts for 
local authorities and companies, which differ in one essential 
particular, viz., in the provision for depreciation in the case 


of private enterprises, but not when the supply is undertaken 
by a municipality. Unless the accounts in all cases are kept 
upon the same principle, comparisons as to actual results are 
of little value. 

An esteemed contemporary has endeavoured to compare 
the performances of the local authorities with those of 
companies in electric supply, but the conclusions it arrives 
at in its compilations from tbe well-known tables of another 
contemporary are necessarily valueless, owing to the above 
considerations, apart from the fallacious arguments used in 
making the comparisons. 

The Board of Trade returns are confessedly imperfect, and 
we agree that there is no valid reason why they should not 
have been brought up to date ; but, on the other hund, our 
contemporary overlooks the fact that the electricity accounts 
of local authorities are not subject to audit by the Board of 
Trade, and that department is not answerable for them. 

It is also important to remember that in numerons cases 
the auditors of municipal accounts have found serious fault 
with the system upon Fhich they are kept, notably those 
we have from time to time referred to in relation to the 
Croydon Corporation, as well as to the recommendations of 
the Institute of Municipal Treasurers and Accountants 
(Incorporated) which they embodied in their report last 
year. 

The conclusion at which our contemporary arrives, viz., 
that municipal electrical engineers and electric lighting 
committees manage their undertakings better tban electric 
lighting companies, is based upon a comparison which is 
wholly unjustifiable, and which will not bear investigation. 

No one will contend that company management is in- 
fallible, or universally successful, but to assume from the 
comparison of the published accounts that municipal control 
gecures results better than, or even nearly as good as, private 
enterprise, is a very large assumption indeed. | 

It is assumed, for example, that because the accounts 
rendered show in the metropolitan area an average cost to 
companies of 2°59d. per unit sold, and only 2:38d. to local 
authorities, and that the charge per unit sold averages 32 per 
cent, more in the case of companies than in that of munici- 
palities, therefore, private trading is at a disadvantage, 
but this, as we contend, depends upon the niethods upon 
which the accounts are kept, and a comparison of the 
localities in which the supplies are given. 

Take the average capital expenditure per kilowatt in- 
stalled in the City of London by companies, and compare it 
with the costs in other parts of the metropolis, and the fallacy 
of any general average being taken for the purpose of 
deciding upon the question of management is seen at once. 

Thus it has cost the City of London Co. £106 per kilo- 
watt to instal their system in the City, where the street works 
are far more expensive than in any other locality, and yet 
the local authority of Islington, where the conditions are far 
more favourable, spent over £119 per kw. At Bedford the 
Corporation spent £121 10s. per KW., while at Altrincham 
a company installed a plant of the same capacity for less 
than £90, and ко we might go on comparing one town with 
another, but we should be sorry to infer from these examples 
that it was solely management that caused the difference in 
price, when local circumstances and market values affect 
the whole question. | 

Local authorities were not tbe pioneers of electricity 
supply, but entered the field as traders under much more 
favourable conditions than the early companies, а circum- 
stance which aleo affects any attempt to settle the question 
of management by such comparis ns as our contemporary has 
instituted, under a system of averaging altogether dissimilar 
fuctore. 

The average cost per unit sold is also alleged as evidence 
in favour of municipal trading—another fallacy—for the 
price to be charged must vary with the local conditions of 
supply, and no average is practical for any useful purpore, 
besides which it by no means tollows that the lowest price 
charged indicates the best management if the companies' rate 


of 472d. leaves a fair profit, and the local authorities 


3°58d., a considerable loss. The credit of good manage- 
ment is due to the companies, 
The financial results in the Metropolitan area, as shown in 


the table from which our contemporary takes its figures, are 
us follows :— | | 
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Localauthorities—-surplus ...  ... .  .. 9410. 
Deficits ... E AT See - is * :4'931 
Profit claimed ... . . 4479 


but if a fair amount to cover depreciation, antiquation, and 
renewal of plant is provided, the trading will show an 
erormous loss; 3 per cent. upon the capital expenditure of 
£1,448,000 would amount to £43,440. | 

Our contemporary in compiling its statistics, separates 
the metropolitan. from the provincial undertakings, 
bat a still further sub-division would be necessary to arrive 
at any reasonable comparison, for, as we have shown, the 
cost of street works varies considerably in different localities, 
and to claim that the corporations of the metropolis outside 
the City area are entitled to any credit for their average 
expenditure being below that of companies working within 


the City, cannot be justified. For instance, it cost the City 


of London Co. £106, against £94 by the Borough of 
Stepney ; but how does this prove that municipal management 
is better than that of companies, unless the cost of street works 
and land, for example, is the same in both cases; but it is 
clear, as we have shown, that the cost at Islington was 
higher, although it should have been much lower, than an 
installation in the streets of the City of London. | 


The fact is, that even if it were necessary to settle the 


question.of municipal trading by a comparison of profit 
and loss accounts, the data do not exist, and the whole 
matter must be dealt with on the broad principles of 
socialism versus private enterprise. ЕС 

In the advocacy of these principles, pro and con, exaggera- 
tions and errors are, to a certain extent, unavoidable ; but 
the broad questions remain as to whether private trade 
should be abolished, and if it is wise or necessary for 
municipalities to enter upon trading at all. 

Municipal enferprise and municipal trading are entirely 
different things; the former may enrich the town, whereas 
the latter may involve it in ruin. 


TESTING, AND OTHER THINGS. 


By N. C. WOODFIN. 


(Concluded from page 653.) 


Oxck а small 100-volt shunt dynamo, with a fly-wheel 
attached, was to be tested, and the favourite plan of first 
testing it by running it as a motor on no load was adopted. 
Almost any rheostat would do fora starter. As it happened, 
a starting switch was put in circuit that had been designed 
for а 500-volt 5-H.P. motor, and it was not numbered either 
for voltage or resistance. 

The connections were as follows, this being a common way 
of connecting-up starting switches :— 


Fia. 1. 


By the way, observe that when a starter is marked on its 


three terminals, a, Land s, there can be no mistake about line 
armature and shunt. When, however, a maker puts on two 
letters, M and s, or one, м only (since the shunt is usually 
indicated by the smaller terminal) there is no means of know- 
ing, without seeing the inside, whether motor or main is 
meant. Qn turning on the current, with the above- 
mentioned starter on its first stop, the little 100-volt 
machine soon ran up to about three-quarters of ite full speed. 


On moving the starter up towards the full-on position, 
the machine immediately began to race, and had to be 
stopped. 

Naturally, the last thing to be discovered in the arrange- 
ments was the fact, that using this high resistance starter 
weakened the field magnet enormously by cutting down the 
shunt current, and so caused the great increase in speed. 
For the resistance of the shunt was 40 ohma, and the total 
resistance of the starter turned out to be about the same. 

Testing-rooms belonging to a user or supply authority 
exhibit a wider range of equipment than those of a maker, 
who not infrequently illustrates the proverb that the shoe- 
maker goes the worst shod. A central station is free to 
select the most suitable apparatus and standards on the 
market, but a factory generally tries to meet its own needs. 
One has seen standard instruments employed for preliminary 
testing where a simple bigh- resistance lineman’s galvano- 
meter would be much more efficient. A department lacking 
this and a Wheatstone bridge for its own use, and testing 
and turning out 50 instruments of different kinds a week, 
would seem to be working at a disadvantage. 

Sometimes different combinations of batteries for various 
currents are made by an arrangement of copper bars and 
clips, and regulation is obtained through the cutting in and 
out of circuit of platinoid resistances, using copper clips, 
and. finally adjusting by means of a revolving rheostat. 
This syetem for ordinary ammeter work is superior to the 
arrangement of mercury connections that some use. These 
latter are, however, useful for small currents, and where 
space is limited, and allow of cross-connections being more 
readily made, these being required for testing central zero 
instruments, and in some other cases. Mercury connections 
are thus to be desired where it is necessary frequently to 
reverse the direction of the current. Tinned cables and 
mercury do not agree, the latter will sometimes creep a 
long distance inside the insulation, and come out the other 
side of a room if the wires may so happen to be between a 
couple of testing boards; but clean, bare, single-copper 
wires led a short distance vertically down into the mercury 
troughs, last well with very little of the creeping nuisance. 
If such and similar testing boards were kept covered when 
not in use, greater freedom from dust would ensue. 

It might be said that in almost all branches of electrical 
work the subject of insulation does not receive the attention 
it deserves. Some electricity supply works may not merit 
this stricture, and there ought to be a lot of information 
available that is not made public. One would think that if 
a number of insulation tests of installations and large appa- 
ratus, taken periodically, and extending over a period of five 
years or more, could be obtained, accompanied by apt 
remarks on the state of the thing tested, much could be 
learnt from such results. If any have such records, what is 
the use of keeping them secret ? | 

But if owners of large private installations could be per- 
suaded to have thorough insulation tests taken, say, tri- 
ennially, an examination of the changes in ineulation 
resistance for a few seasons might reveal a good deal of 
interesting information, some of which would be useful in 
showing where deterioration occurred, so anticipating break- 
downs, and affording an impartial judgment on the materials 
used by different engineers and manufacturers. 

Rough insulation tests might well be taken in large motor 
installations at least once a month by the man in charge, 
who could be supplied with a high resistance detector pal- 
vanometer, to be used on the ordinary circuit of, say, 200 
volts. . 

The instrament might have a ccuple of marks on the 
dial, “ сапйоп ” and“ danger: when the deflection lay 
between the two, be should be instructed to watch any such 
circnit oftener ; when the deflection came above the fecond 
mark, he would have to report this to tbe manager, who 
might order any such circuit to be put out of use till the 

fault had been removed. For medium-sized motors, perhaps 
values of 50,000 and 10,000 ohms might be selected for the 
two galvanometer marks. 

Here is such a breakdown as might occur where 


insulation tests are unknown :— a (fig 2) ів an open 


motor «driving lathes by belting, with one pole, 4, 
partly * earthed|; on frame through dirt, but the 
machine itself. is ¡tolerably well, insulated from; earth by a 


“наа apy 
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wooden floor, and a labourer is filling the oil cups on the. 
bearings and standiug on a floor light, c, at the side of tlie 
motor. A floor light with its small squares of glass bedded 
in an iron grid, aud perhaps with its under side at one corner 
resting close to ап iron pillar, may form an unsuspected 
good contact with earth. B is an enclosed motor driving a 
panching and shearing machine in a yard some way off, an 
ironclad starting switch being bolted on to the side of the 
punch, к. 


B is only occasionally used, and in one place the resistance 
is curthed through dirt and damp, which has entered by the 
ventilating holes in the cast-iron frame of the starting 
switch. A workman switches on н while the man is attend- 
ing to A in another part of the works. The latter gets a 
nasty shock from no one knows where, and drops the oil-can 
over the commutator, making it bad for his motor. For, 
putting on the motor, в has also connected the man across 
200 volts, and yet he is not actually touching either main, 
and a shock from the iron frame of a machine through 
leakage elsewhere is most uncomfortable. 

The fact that insulation tests are so often neglected has, 
perhaps, ullowed the erroneous impression to get abroad 
among men who get the job of looking after electric instal- 
lations in factories that a partial earth on one pole of a 
machine is of no consequence. 

Really, working under such conditions is like travelling in 
a railway carriage with one of the doors unfastened, by which 
an accident may occur at any time. 


THE FAILURE OF STREET CAR BRAKES. 
Br FRANK BERRY, Jux. 


Ox of the most important factors in the successful opera- 
tion of а street railway is the condition of the car brakes. 
On a road where hand brakes are used, there are generally 
more cars turned in for bad brakes than for any other cause. 
Among the most frequent faults in the action of brakes are 
hard pulling, sliding or skidding of the wheels, kicking and 
binding of the brake shoes. 

The principal cause of à hard-pulling brake is insufficient 
leverage. Under certain conditions a car will pull up all 
right from one platform, while from the other platform the 
brake may pull very hard. This is usually caused by one 
спа having more leverage than the other, or one pair of shoes 
being set closer to the wheels than the other pair. Under 
this condition, setting all the brake shoes at the same 
distance frum the wheels will make the brake pull alike from 
both ends of the car. If, however, more leverage is required, 
the equaliser rods must he pulled together at the turn-buckle. 

It ig well known that when the winding stem hasa great 
deal of leverage the brake shoes will wear the chill off the 
wheels much quicker than if less leverage were allowed, and 
when the chill is worn through the wheels very quickly 
develop flats. It should be bornc in mind that a car can 
ordinarily be pulled up with about 14 turns of the bruke 
handle, and the brake rigging should be set correspondingly. 

Care should be taken also to make sure that the brake 
shoes do not rub against the wheels when tbe brake-stem is 
released. This condition can easily Ъз detected by sounding 
the car wheels with a small hammer. If the wheel rings 
when it is struck, tbis is a sure indication that the brake 
shoe hangs clear, but if no ringing sound is obtained the 
shoe should be drawn away from the wheel until the latter 
rings upon being struck. 


r— 


* American Electrician. 
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The sliding or skidding of car wheels is, of course, due to 
too much leverage, or else to an irregular spacing of the 
brake shoes. The remedy for excessive leverage is to let out 
the equalising rods st the turn-buckle. The remedy for 
irregular spacing of the brake shoes is obvious. 

The kicking or chattering of a brake beam is confined to 
double-truck cars, and is caused by a flange being formed 
on the outer side of the brake shoe due to wear; these 
flanges, when the brake is applied, bind against the outer 
sides of the car wheels until tbe brake beam is drawn up 
against the kicking shoes immediately above it. Regular 
inspection will, of course, disclose the fact that these flanges 
are being formed, and as soon as the flange reaches an 
appreciable height it should be promptly chipped off. | 

It is also a common occurrence that, kicking or chattering 
by the brake beam is caused by excessive wear, which allows 
the brake beam to drop below the normal position. In this 
case the kicking shoes should be lowered slightly. Care 
should be taken, however, that the kicking shoes are not set 
too close to the brake beam, as this will interfere with the 
good braking qualities of the rigging. | 

The binding of brake shoes against the wheel treads occurs 
mostly in cold weather, when it is due to the freezing of 
water thrown on the brake rigging in washing up. A car 
that is shoe-bound from this cause can easily be put in good 
condition as to its brake rigging by melting the ice with 
salt and applying hot oil on the wearing parts. Failure of 
the brakes to release is also caused by weak or broken re- 
leasing springs, which, of course, should always be displaced 
by new ones. 

Tt is scarcely necessary to point out that the brake rigging 
of all cars should be frequently und thoroughly inspected by 
men who are fully competent to adjust the rigging properly, 
since the safety of passengers and employés depends upon 
the proper action of the brakes. 


ELECTRIC TRAMROADS OR LIGHT 
RAILWAYS. 


Оск energies in England have been applied so far chiefly to 
building urban and interurban tramways proper, but the 
near future will see a great development in the direction of 
light electric roads built after the style of the steam roads, and 
connecting outlying towns and villages with their pre-eminent 
centre. Thee light railways will exploit such properties ss 
the beavy steam roads and the solidly constructed tramway 
could not touch with profit. They will be built as lightly 
as is practicable, and economically possible, and will be con- 
structed on the waste of the high road, on the high томі 
itself, or through private land, us occasion or necessity 
demand. NE 

The capital expenditure per mile being comparatively 
light, the enterprise will not be killed if, during the tint few 
years, the density of traffic does not call for a headway of 
less than 30 minutes, aud capital will be lessened still farther 
by the possibility of running at an average speed, including 
stops, of say, 15 miles per hour, а speed which is not во 
high as to call for excessive expeuditure in motors or power 
houses, or in the construction of the permanent way, but a 
speed which will reduce the cars owned per route mile by 
70 per cent. or so below the rolling stock required for an 
actual tramway running the same headway. 

Such light railways will serve to develop rural districts ; 
to take the town worker into the country for an 
occasional holiday, or to tuke him into the town from 
a permanent country residence; and, at the same time, 
to act as feeders to the urban tramways and the heavy 
railways. The development of such light railways has been 
retarded, and will continue to be retarded, by the 
municipalisation of urban systems, which prevents the free 


linking of towus by its narrow boundary policy. - Consider 


the case of two towns separated by 10 miles of rural district, 
both towns owning their tramways. Neither can Још the 
other, and tbe towns remain congested, while the rural 
district remains undeveloped ; for, unless the latter contains 
many villages, the prospecte of gain are not sufficiently 


uu 
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bright to induce private enterprise to run from the boundary 
of one town to the other. On the other hand, if a company, 
such, for instance, as the British Electric Traction Co., 
worked the tramways in both towns, or even in one, it would 


be to its manifést advantage to build the lines which they 


could not otherwiee touch. E 

The first of these light railways in England was the 
Blackpool and Fleetwood line : then the composite line from 
Stourbridge to the village of Kinver, and within the month, 
as chronicled in the Revrew of October 10th, that part of the 
lines owned by the Tyneside Tramways and Tramroad 
Co., which joins Walleend and Gosforth. 

We look forward to the time, say, 10 years hence, when 
light railways (as used in а special and non-Parliamentary 
sense) mileage will make a good showing when compared 
with porely tramway mileage. » 

The remarkable progress made in Belgium was clearly 
shown in the important article by Messrs, J. M. Hewitt and 
W. G. Rhodes, published in our issues of May 16th and 
93rd, 1902. 

Meanwhile America, favoured by conditions, has built an 
enormous mileage of such roads, and in the Electrical 
Review (New York) for September 27th, we find in six 
columns the principal points of construction clearly and 
simply set forth. The paper is one by S. S. Hoff, read 
before the Pennsylvania Street Railway Association. 

The British were the pioneers in railroad construction 
and have taught the whole world, so that we may be quite 
sure the paper contains nothing which is new to our per- 
manent way engineers, but a résumé may not come amiss to 
the readers of the REVIEW. 

Much depends on the preliminary survey of the route, 

especially where the line i8 to run through private property, 
because it is difficult, when once rights of way have been 
secured, to make such revisions as subsequent developments 
may require. 
Land must be bought, or rights of way secured, not only 
of sufficient width for the actual railway projected, with all 
allowance for drainage, banking and fencing, but in the 
case of a single line the width should be enough for a second 
pair of rails. 

Unless the necessary Jand can be bought in advance, or by 
a third party, it is not well to treat for the worst land on the 
property with .the idea of getting it cheap, for its value is 
raised to the level of the best directly the proprietor knows 
who wants it; and even where money can be saved in cheap 
land, this may entail additional construction and main- 
tenance costs. | 
Bottom lands threaded by water courses should be avoided, 
for in such land many bridges may be required, and materials 
for embankments will be scarce. 

In such construction it is possible, and certainly advisab.e, 
to avoid sharp curves, which not only tend to reduce run- 
ning time, and to increase the liability to accidents, but 
result in shortened life of both rolling stock and permanent 
way 


Mr. Hoff touches the spot when he says :—“ It is much 
better to spend a little more money once to make the cuts a 
few feet deeper, and the banks a few feet higher, than to be 
constantly spending it for additional power to climb 
excessive grades ; in general, simply because electric cars can 
be operated around sharper curves and over heavier grades 
than steam cars does not imply that these are desirable things 
to have in an electric railway." 

In fact, the most economical grade should be as easily and 
as surely fixed by calculation, as we fix the most, economical 
fection of copper for a feeder. 

_ Cuts should be made wide enough to admit of a ditch on 
either side of the tracks to keep the water from the ends of 
the sleepers, and to leave room for ballast beyond the sleepers. 

If an embankment has to be made through marshy ground 
which cannot be drained, when stone is not available, the 
full width of the embankment should be covered with a 
thick mattress of brush and the embankment built on that. 

Bridges will be constructed, according to local conditions, 
of stone or concrete arches, steel and iron, or wood, and they 
rank for durability in the order given. It is most important 
that the foundations be made deep enough to withstand 

Tost, and continuous high water or sudden heavy floods, 


Heavy grades should be avoided for the same reasons; and 


Drainage is most important, and to assist sub-drainage 
the sleepers should be supported on at least 6 in. of 
gravel, broken stone or slag, the ballast being well tamped 
under tbe ties. Water should not be carried for any 
considerable distance in the ditches alongside the track, but 
should be drained away before it has a chance of accumulat- 
ing in destructive quantities. 

Before building a line in low ground, it is essential to 
know the highest flood level, so that the embankments may 
be kept above it. 

Sleepers or “ties,” in America, are made of untreated 
white timbers, but we do not seem inclined to depart from 
our heavily creosoted wood. 

The observance of another of Mr. Hoff's dicta would have 
raved much weeping and gnashing of teeth in this country, 
and to a still larger extent in America. Не says :—*“ The 
rails should be of a weight corresponding to the weight of 
rolling stock and rervice required, but no mistake has ever 
been made in using a too heavy rail. The weight of new 
rolling stock, according to present practice, never lessens 
after a road has been put in operation. 

Mr. Hoff makes one statement which is in direct opposition 
to all railway and tramway practice in this country, and, we 
believe, to a large extent in America. He would have us 
Jay the rails with broken joints “to prevent the double 
hammer on the joint ties which even joints produce." We 
do not intend to go into the merits of two methods, as the 
matter, so far as England is concerned, has been thrashed 
out long ago. 

The author recommends maintaining the gauge in girder- 

rail construction by means of outside pressed-steel braces 
instead of the usual screwed tie-rods. These braces are 
spaced at every fourth sleeper, the latter being laid with 2 ft. 
centres. 
All curves of less than 500 ft. radius should have a guard 
rail bolted to the ‘inner running rail; and the outer rail 
should be given sufficient super-elevation to allow for the 
maximum speed which the cars can attain, so that passengers 
and company may be protected against the careless motor- 
man. 

After the track bas been properly laid, the space between 
sleepers should be levelled up with ballast to make the track 
rigid. 

It is recommended—and it would be compulsory in 
England—that all private rights of way through pasture 
lands should be fenced, ard cattle guards placed at all 
crossings. 

The paper does not deal with the overhead and cable work, 
but it may be mentioned that the simple nature of this 
should reduce the cost much below street tramway work. 
Wooden poles may be used if it is proved sufficiently that 
they compare favourably with plain steel poles. No bases 
or other pole trimmings are required, and a perfectly plain 
tied bracket arm can be used. The greatest saving, however, 
can be made with the feeders, which can be carried bare, and 
withal efficiently insulated and guarded, along the poles. 


IMPROVED METHODS IN WORKSHOPS. 


In the course of the past few months considerable evidence has 
been forthcoming from time to time, to the effect that firms who had 
become more or less inclined to rest on their laurels are beginning to 
wake up. When so many American machiue tools were coming to 
this country, it was by no means because they were in any particular 
sense so very good. It was because our own macbine tool makers 
а gone out of business, or were acting as though they wisbed to 
o во. 

Because American machine tools are not now selling so freely as 
they did, it does not signify that they have become worse. Many 
of them are better than they were, for. while they certainly did 
serve to stir up a somnolent trade, they stirred up their own 
makers in addition. Few American tools have not proved 
deficient in stamina when set to work on harsher materials than 
their home casf-iron. There is, however, something to be learned 
from machine tools apparently made to dovery light work. Why 
are they made to do such light work? As the general character 
of the American machine tool is towards lightness, we may 
infer that it does not have much to do. A light cut reduces 
the material on which it is working down to finished size. 
The material is not only soft, which is often a positive future 
disadvantage, but it is cast, if it be cast, very little above the 
finished size. Less surplus material is left to be removed. Patterns 
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are more nearly to size, and probably foundry work is better; this, 
by the way, being easier, because of the excellence of the material. 
A North Country foundry proprietor stated recently that he had 
some months ago purchased a very considerable quantity of American 
pig, and found it excellent material for certain purposes. It is quite 
probable that castings cannot be made go true with us as in America. 
At the rame time it is certain that there is often far too much 
material left to be cut away. The habits of the pattern shop 
need quite a considerable reformation. Until pattern makers learn 
to work more closely than many castings lead us to suppose they do, 
it would be good policy not to finish and paint.a pattern until it 
has been tried, and the cast product noted as to ita various surplus 
parts. If found excessive in the machine shop, the pattern can be 
altered in accordance, so that all future work will be less costly to 
machine. . 

But it may be argued that the skin of a casting is very hard upon 
tools, and if too little be left to cut away, the tools are damaged. 
This may be admitted, but against this argument is to be pl&ced & 
better one. There ought to be no skin of a hard and silicious nature 
on a casting when this goes into the machine shop. Some there are 
who tell us that their castings are cheaply and thoroughly cleaned 
of such skin by means of the sand blast. We һауе not seen the 
process in operation on castings, and do not know that it is, or is 
not, superior to pickling, as is claimed by its users. But pickling 
is cheap and efficient. It is done by wetting the castings thoroughly 
with a 10 per cent. solution of commercial sulphuric acid. The 
castings are kept wetted all day, being simply piled on a timber 
platform which stands over a drain tank, so that no waste of acid 
occurs. | 

Ав а rule, in 24 hours the whole sandy surface peels off, leaving 
a pure iron surface. The job is completed by a wash with water 
from & hose; the labour cost is small; the expense of acid is 
small; tbe total economy is considerable. In the firat place, the 
castings are not cleaned iu the ordinary method, because the pre- 
sence of plenty of sand upon them serves as a sponge to hold the 
acid and helps the process. Secondly, all sand is removed by the 
pickling process, and none goes forward to the machine shop to 
render the place and the men dirty, and to get into the working 
parts of the machine tools to cut them away. Finally, the time 
spent in changing tools for grinding, and the grinding of them, ia 
reduced, and the machine is doing work instead of standing still. 
All that requires to be doue to a casting is to fettle it, and, except 
for gates and risers, which can be knocked off at once, other fettling 
can probably be done best after pickling. In steel foundries the 
difficulty of cutting the material tends, perforce, to the use of 
the emery fettling wheel on a flexible shaft. The same apparatus 
ought to be used for cast-iron; it would pay to use it on large pieces 
just as it pays to apply smaller pieces to the regular emery wheel 
on a fixed frame. There are founders who are alive to improved 
methods, but far too many foundries are backward, and a founder 
has no hesitation in feeling hurt if expected to turn out good sound 
atuff; whereas he ought to be ashamed to turn out castings appre- 
ciably wrong. The moulding boxes he employs are a disgrace. He 
thinks 16 a good excuse to talk atout the boxes not coming together 
exactly, when he wants to explain a core | in. out of place in an 
important piece. Why does he not so fit up his boxes that they 
cannot go together other than exactly? It is perfectly simple to 
do во, а mere question of drilling the Ings together that sbould 
suggest itself to the meanest intelligence. 

If dirt is kept out of the machine shop it will be an all round 
help. An important feature of modern practice is warming and 
ventilation. A ventilated shop with low ceilings is better tban 
an unventilated shop with lofty ceilings. Many shops are far too 


expensively built and propcrtioned. It is better to spend a little 


money on a combined heating and ventilating system than to spend 
too much on over-heavy and high buildings. All fresh air should 
be admitted above and allowed to escape at the floor level, and all 
necessary heat should be introduced with the ventilation, thereby 
saving the encumbrance of steam or hot-water pipes. It is a pity to 
record that some of the best and newest shops offer no greater 
inducements to tbe clean, tidy and sober workman than do the old- 
fasbioned shops; yet much can be done in the way of civilising & 
workshop at a moderate expense. 

Some of the German shops have, perhaps, carried out civilising 
methods at too great an expense; nevertheless they bave aimed at 
the correct mark, and are to be commended. But there is a wide 
gap between extravagant expenditure and attempting nothing. 
That a modern shop should be entirely without inducements to the 
bei ter class of workman is deplorable, and is bad policy into the 
bargain. 

But one of the greatest errors in shop work, to return to the 
methods of carrying on work, is that wbich leaves the question of 
good or bad fit to the judgment of the workman, himself unaided 
except by standard gauges, or the worse error of attempting to 
manufacture in quantity on the old system of setting out each piece, 
instead of making it by the assistance of templates and jigs. In 
this respect it is perhaps as well to disabuse the minds of our 
readers. Though many of the best American works are thoroughly 
up to date, tbis is by no means universal, and the ordinary shops of 
America are by no means 80 advanced; there isa daily decreas- 
ing difference between the best American and tbe best English 
shops, their approximation being due to movement of each towards 
the other. We all know only too well trat the boasted inter- 
changeableness of American producta is teo frequently only a boast 
that does not bear investigation on the products as they arrive in 
this country. We may learn from actual facts that the quality of 
interchapgeableness derives its name rather by contrast with former 
states of divergency, that it is a quality that needs watchful- 
ness to maintain, and that it can only be secured by correct gauge, 
systems. gu 


E 
- 


Alluding to the works of the Birmingham Small Arms Co., a 
mechanic once remarked that their business consisted less in making 
things than in gauging them, the gauging staff being, to an outsider, 
of almost extravagant proportions. This merely illustrates. what 
manufacturing amounts to. All the cost is in preparing to, make 
things and in gavging them, to see that they have been properly 
made. | 29 Ee е m 

The machine work is simple after it has been prepared for. 
"RN | | $ . W. H. B 
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THE GLASGOW TRAM ACCIDENT. 


TEE BOARD or TRADE REPORT. 


In view of the importance which attaches at present to the question 
of prevention of street car accidents, we think it worth while to 
print in extenso the B. of T. report on the recent disaster at Glasgow. 
The collision occurred on September 6th, and the circumstances 
subsequently formed the subject of an inquiry held by Major E. 
Druitt, R.E. He reported as follows :— 


Railway Department, Board of Trade, 
. 8, Richmond Terrace, Whitehall, London, 8.W. 
m ^. September 23rd, 1902. 

Sir,—I have the honour to report, for the information of the 
Board of Trade, in compliance with your order of September 8th, 
the result of my inquiry into the causes of the collision between 
three passenger tramcars belonging to tbe Glasgow Corporation, 
which occurred on September 6th in Renfield Street, Glasgow. 

The cars in question were all four-wheeled double-decked cars, 
fitted for electric traction on the overhead trolley system, and pro- 
vided with the usual hand-brakes with blocks on all fonr wheels, 
and with an electric emergency brake. The conductor of tbe 
leading car, No. 690, which ran back down:Renfield Street, was very 
seriously injored by the first collision, but I understand all the 
injaries to passengers, about 27 in number, were caused by jumping 
off, and that no complaints of injuries had up to the date of the 
inquiry been received from passengers who remained in the cars. 

The accident occurred about 9:20 p.m., and the evening was fine. 

Although Renfield Street is one of the. steepest on the Glasgow 
Tramways system, the gradients are not severe ones for electric 
traction, the steepest being at the top of the street, where, fora 
distance of about 200 yds. it ів 1 in 22. At the extreme top, where 
it joins Cowcaddens Street, the gradient is 1 in 36. 

Below Sauchiehall Street, which joins Renfield Street at the 
bottom of the 1 in 22 gradient, the incline is 1 in 94 for 92 yds, 
and then becomes 1 in 246 for the remaining 280 yds. to St. 
Vincent Street, where the cars ran off at some points and came to a 
standstill. -Thus the total distance the first car ran back was about 
575 yds. | 

The sequence of events was as follows:— З й 

R. Neeley, tbe driver of car No. 690 had gone up Renfield 
Street, and was just bringing bis car to a stand at the authorised 
stopping place (at the top of the street before turning into Cow- 


caddens Street, where there is a junction with another tram line) 


by means of the hand brake, when the handle came off the btake 
spindle, and the car faving first stopped began to run back down 
tbe incline of 1 in 22. Neeley states he at once applied the elec- 
tric emergency brake, but that it had no effect on the car, which 
gained speed rapidly as it descended the incline. Just south of 
Sauchiehall Street, 230 yards from the top, another car was stand- 
ing with hand brakes applied on the 1 in 94 gradient, but the 
impetus of the first car carried the second with 1t, and both went 
together down the street, and these two ran into a third car, No. 
585, which was standing with hand brakes applied 180 yards behind 
the second car on tbe 1 in 24°6 gradient. DE E E 
This checked the firat two care, and the three, locked together, 
ran back at & moderate epeed another 165 yards to the junction of 
St. Vincent Street, where all three left the metals at the points and. 
came to a stand, the third one running on to the pavement in St. 
Vincent Street and breaking a shop window. ~ a 
The trolley of the first car remained on the trolley wire until the 
collision with the second car, when the trolleys of both cars came off 
the wire, aud one of the poles, probably that of the second car, No. 
755, carried away one trolley-wire span, and two guard-wire spans. 
When the guard wires fell on to the trolley wire there were some 
flashes, but no one was injured from this cause, as the power was 
automatically cut off by the circuit-breaker almost simultaneously 
with the first collision, the time recorded for this in the sub-station 
engineer's book being 9.21 p.m. Neeley, the driver of the first car, 
No. 670, states that when the car commenced to run back he did not 
think of applying the current, which would have stopped the car 
and taken it forward again, but that he tried to bring it up with the 
electric brake, and finding that had no effect, shouted to the con- 


ductor to apply the hand brakes at the rear end of the car. Camp- ' 


bell, the conductor, was unable to give evidence at the inquiry, but. 
Neeley states that Campbell came through the car to him, but with 
the confusion does not know if be applied the brake or no. 
Campbel must have gone back to the rear platform, as he was 
injured by the collision with the second car, but he probably had no 
time to apply the brake before the collision occurred. | | 
The accident was thus primarily due to the brake ratchet handle 
coming away from the spindle, owing to the locker pin having, 
worked loose and come out. The pattern of bandle is that known 
as the Brill brake handle, and the locker pin is of steel, ү, in. in, 
diameter, and is 13 in. long, with a screwed head at one end ў in. in 
length. It merely serves the purpose of preventing the: breas: 
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handle from being lifted vertically off the brake spindle, and no 
force is transmitted through it to the spindle. " 

After the accident, search was made for the pin on the car plat- 
form by Mr. Ferguson, the superintendent of rolling stock, and two 
others, but without success. A pin was found lying beside the car, 
No. 690, in the shed on the following day, but as al] the locker-pins 
for this type of handle are interchangeable, it is impossible to ssy 
if it was the ove belonging to that particular handle. 

The car, No. 690, had been in use since 5 a.m., and I do not think 
the pin could bave been out all day without being missed, or the 
handle coming off sooner, as although the brake could be worked 
by a handle without a locker-pin, still the first jerk would tend to 
dislodge it, and yet if it had come unscrewed by degrees, the driver 
should have noticed it, as it would have been projecting 3 in. out 
of the handle before it could come right out, as the screwed end 
is 4 in. in length. i | 

I have never heard of a similar case, and cannot offer any 
explanation as to how it could have come out without being 
noticed. 

Car No. 690 had been driven by two men during the day—viz., 
drivers Wyllie and Martin, and both state tbat the hand brakes were 
in good order during the time they were in charge. Wyllie furtber 
states that the electric brake acted very well when he took the car 
ont the first thing in the morning. Martin states he had no 
occasion to use it. Neeley states that when he had the car in the 
morning the electric brake was not very powerful, but it was not 
sufficiently defective to cause him to report it or to tell the driver 


who took the car over from him, and when he took the car over a. 


second time, at 7.45 p.m., he did not try it, and had no occasion to 
use it until tbe accident to the handle of the hand-brake occcurred. 


Tbe electric brake was tried on the Monday morning by Mr. . 


Ferguson, the superintendent of rolling stock, who found it working 
perfectly at low speeds. 

I also asked Mr. Young, the manager of tbe Glasgow Tramways, 
to have tome further trials made on the Renfield Street incline, and 
the report of Mr. Ferguson, superintendent of rolling stock, is as 
follows :— 

REPORT. 


As arranged, I brought two cars to Renfield Street between 12 mid- 
night and 1 o'clock this morning, in order to test the electrical 
brakes on the gradient. Rain bad fallen heavily during the evening, 
and the rails were consequently wet and fairly clean when the tests 
were carried out. 

The two cars chosen for the tests were:— 

Car No. 956, which is fitted with the Westinghouse equipment, 
and tbe Newell electro-magnetic track brake; | 

Car No. 691, which is fitted with the B.T.H. equipment and the 
ordinary electric brake. 

The testa were chiefly carried out on the top portion of Renfield 
Street, between Cowcaddens and Sauchieball Street, the full distance 
being 200 yards, and the gradient 1 in 22. | 

Car No. 956.— Starting at the top of the hill from the exact place 
from which car No. 690 commenced to run back on the night of 
Saturday, 6th inst., I carried out the following tests:— ' 

The car was left free to run backwards with the trolley on the 
wire for & varying number of yards, and the Newell electric brake 
was then applied, with the following results :— 

(1) 40 yards run.—Car brought to a stand in 37 ft., the speed 
beirg 8 miles per hour. 

(2) 60 yards run.— Car brought to a stand in 45 ft., the speed 
being 12 miles per hour. 

(3) 80 yards run.—Car brought to a stand in 50 ft., the speed 
being at least 15 miles per hour. 

The tame testa were afterwards carried out with the trolley off 
the wire, with similar results. 

The next test was carried out with the car coasting down the hill 
in the usual way. at a speed of 6 miles per bour. The electric 
brakes, wben applied, stopped the car in every case in the few feet. 

Car No. 691.— This car, which was afterwards tested, is fitted with 
the B. T. H. equipment and the ordinary electric brake. 

Car No. 691 is eimilar in every respect to Car No. 690. In testing 
the brakes of this car on the grade of 1 in 22, the trolley was taken 
off the wire, and the hand brake allowed to remain slack. The car 
was then allowed to run free backwards down the Lill several times, 
each succeeding time for a greater length, so as to get up a higher 
speed. It was found that after running free for 40 yards, the speed 
attained was about 8 miles per hour, and on the application of the 
electric brake, the car was brought to a stand in 39 ft. On the 
second trial the car was run for 60 yards, the speed attained teirg 
abont 12 miles per hour. On the application of the electric brake 
16 was brought to a stand in 48 ft. On the third test the car was 
run 80 yards, the speed at that distance being about 15 miles per 
hour, and on the application of the electric brake it was brought to 
а stand in 60 ft. R was also found tbat, when' the electric brake 
was kept full on after the car had been brought to a stand, with the 
trolley off the wire and the mechanical brake disabled, the car only 
moved a foot or two at a time—indeed, the motion of the car down 
the hill could scarcely be noticed. 

After these tests were carried out, I tried braking the car when 
travelling forward, by reversing the reversing handle, throwing off 
the automatic cut-out, and applying the brake by putting the power 
handle to the highest notch on the power side. The result was that 


the car was brought to a stand in the same distance as before. 


It will be seen from the above tests that if the electric brake of 
car No. 690 was in order at the time of the runback the driver would 
have had no difficulty in pulling up the car had he applied it. He 
states he did во in the proper manner, but I think it possible he may 


have omitted to reverse the power handle, in which case no braking 


effect would be produced on the car. 


I think it is fairly well proved that the electric brake of car No. 
690 was in order on the day of the runback, and as it was in order 
after the collisione, I think it must have been at the time ofthe 
rup back, | | 
Tbe system of training the drivers before they take charge of 
cars appears to be thorough and satisfactory, and driver Neeley had 
been driving regularly for 18 months, yet I think the. probability is 
that when he was suddenly confronted with an emergency he failed 
to use properly the brake especially provided for an emergency.’ : 

I do not blame him, as the evidence is not conclusive, but the 
probability is, I think, tbat he never applied the electric brake at 
all during the run- back. 

It will be seen from the evidence of Inspector M'Nee that, when 
he looked at the car, 10 or 12 minutes after the collision, the. 
controller and reversing handles were in such a position that no 
braking effect would take place on the car. Neeley at first 
declared that he left the handles in the same position as he had 
them during the ran-back all the time until he removed from the 
car, but when Inspector M'Nee's evidence was read to him, said he 
might bave shifted them after he came to a stand. From his replies 
to my questions, Neeley did not appear to have any definite idea as 
to the action of the electric brake. 

Each driver and conductor in the Glasgow Corporation's employ 
is provided with a book of instructions as to how to act under 
various emergencies, and, as stated above, the training appears to 
be thorough before a man is allowed to take charge of a car, but it 
is also necessary for safety that the men employed as drivers should 
be intelligent and not given to excitement and ''loss of bead " on 
an emergency. Many men are fit to drive a car when everything 
goes without a hitch, and yet fail when an emergency arises, as in 
this case. If Neeley had at once applied the power when the car 
began to move backwards he wonld have at once stopped it and 
taken it forward again, but he states this never occurred to him. 

The lesson to be learned from this is the necessity of having 
highly-trained and intelligent, level-headed men as drivers. 

I may add that from the evidence of the general manager the 
inspection of the cars appears to be efficiently carried out, and that 
the drivers are instructed to take a car to a depót sbould they have 
any doubts as to the reliability of its brakes. 

Some correspondence appeared in the press as to the desirability 
of having a stopping place at the top of Renfield Street on a 
gradient of 1 io 22, but there is no difficulty in holding a car on 
such an incline. . 

It will be seen from Mr. Ferguson’s report on the trials of brakes 
in Renfield Street that one of the care, No. 956, was fitted with the 
Newell electro-magnetic track brake. I was informed by the general 
manager that it is intended to fit 100 cars on the Glasgow Corpora- 
tion's system with these magnetic track brakes, and that these cars 
would be put to run on the routes with the steepest gradients. 

This brake is, I believe, very powerful, but as I understand ite 
efficiency depends on flexible connections being in good order, its 
superiority to a purely mechanical track brake haa yet to be tested. 
I trust the Corporation will report as to its working in due course. 


I have, &c., 
E. DRUITT, Major R.E. ' 
The Assistant Secretary, d 
Railway Department, Board of Trade. 
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FERRANTI PATENT VOLTMETER RESIST: 
ANCE CUT-OUT. 


ONE of the chief difficulties met with in the use of. bigh-pressure 
electrostatic voltmeters in central stations is the sparking across 
between the still and movable vanes. This is caused by a variety 
of things. In the first place, in order to get great sensibility, the 
moving and still parts are place d too near to give a large factor of 
safety. Transient rises in potential due to switching operations, 
are also a cause of trouble in this direction. Then, again, a volt- 
meter which in pure dry air would have a comparatively large 
factor of safety, under certain conditions will bave its sparking 
voltage very much lowered due to dampness in the atmospbere, the 
presence of ozone as the result of silent discharges between the 
plates, &c. 

Various protective devices bave been proposed for use in this 
direction. It bas been usual to place fuses and resistances in series 
with the voltmeter. "The function of the resistance was to keep the 
current so ema)! tbat the spark inside the voltmeter would not be 
sufficient to damage the instrument, while the fuse was to break the 
circuit when a spark cccurred. Many difficulties were, however, 
encountered ; for instance, it was very difficult to get a resistance of 
sufficiently high value to keep the current small enough not to do 
any harm, and a metal wire fuse cannot be made of svfüiciently low 
fusing capacity to blow with this small current. If the current 
should continue to flow some time without blowing the fuse, the 
energy liberated in the resistance is so great as to make the latter 
very hot, and cases have occurred in which this has been broken 
and an arc has been started acrots the resistance terminals. 

It has been proposed to use враг к gaps in parallel with the volt- 
meter. The advantage of this method is extremely doubtful; in 
fact, it is highly probable that more harm than good resulte. It is 
an advantage under certain circumstances to have a choking coil in 
series with the voltmeter, and this is essential with overhead trans- 
mission lines, where these are subjected to atmospheric electrical 
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disturbances, but in England with underground cables they need 
only be applied where the switchgear is of bad design, resulting in 

ansient rises in pressure. This is, of course, especially the case 
with flare switches used on high-pressure alternating current cir- 
cuits; with a properly designed switchgear and underground cables, 
momentary rises of pressure are not to be feared. 

Under these circumstances, the resistance cut-out made by Meesrs. 
Ferranti, Ltd., is an efficient safeguard. It consists of a small glass 
tube, fig. 1, filled with water of a certain conductivity. A small 
valve is made in the glass tube near the bottom, consisting of a 
hole covered with a piece of rubber tubing somewhat similar to the 


> 


Fids. 1 AND 2. 


rubber. valve in a bicycle tire. The current is led in at the top and 
bottom of the glass tube by means of platinum wires fused into the 
sides of the tube. These are connected on the outside to brass 
terminals, and tbe whole is enclosed in an outer porcelain case, 
with plugs which fit into the terminals underneath the voltmeter 
(fig. д, The whole device is shown in position on the switchboard 
in fig. 3. 

Should a spark occur for any reason, suchas a short inside the 
instrument, the water inside the glass tube will vaporise and force 
itself out through the valve, thus safely breaking the circuit. 

The resistance of the water is extremely large ; in fact, it is so 
adjusted as to be only low enough to allow sufficient current to flow 


2 


M 


4 


TT 
И, x. 
BOE GSE tty, ch Gy 
Рр 10 


"4 


Zz, 
M 
Г 


2 


77 


SVS 


Fia. 3. 


through to boil the water. Even if the water be of much less con- 
ductivity than this, no difference whatever is to be observed on the 
readiog of the instrament. 

This arrangement has been subjected to very severe tests, such as 
placing it directly across the terminals of a 3,000-volt alternator, 


when the circuit was broken so quietly that the tube had to be 
carefully examined to see whether it had blown ornot. The device 
is now in successful operation in various extra-high pressure stations 
in this country. 


CORRESPONDENCE. 


Question of Trade Etiquette. 


We note with interest a letter in your current issue by 
Mr. Wm. Cross, written on behalf of the Electrical Contrac- 
tors’ Association. 

He does not seem to have quite grasped the facts of the 
case we referred to, namely, that we created our market for 
the fans, that we deliver them and fix them in place, and 
will have to maintain during 12 months, and all the wiring 
contractor will have to do will be to connect his wires to our 
terminals, and this, we presume, is included in his contract 
price. Therefore, we fail to see why he is entitled to such 
commission as Mr. Cross suggests. 

Puzzled. 


Students’ Difficulties, 


It seemed that all that there was to say about technical 
education had been said, and that the training of an 
engineer had been discussed until we were all sick of it. It 
has remained for * A Student” to write one of the most 
interesting articles that has appeared on the sabject, to 
remind us, or rather to make the discovery, that all the 
talking has been on one side, and in writing, to introduce 
more of the human element than is often to be found in 
technical literature; for his clearly expressed difficulties 


appeal to the fellow-feeling of engineers and the sympathy 


of teachers. 

* A Student" ie bewildered : he asks what is the good of 
learning this, and why am I not taught that? Nine-tenths 
of his difficulties arise from the confusion (as disclosed in 
his articles) of the teaching of sciences with the teaching of 
trades. I do not believe that craftmanship can be learned 
or taught thoroughly in a technical college: it must be 
learned during apprenticeship at works. I make a 
distinction between learning and teaching, for at many works 
there is no teaching, but at all there is opportunity to learn. 
Why can the seven-year apprenticeship of 30 years ago, the 
three-year apprenticesbip of 20 years ago, be reduced to two, 
or in limited cases of specialisation to one year? Because 
the underlying scientific principles may now be learned at 
technica] institutions. Of what use then are the workshops 
and laboratories of the colleges and schools? To give 
opportunity of observing practical examples of the applica- 
tion of the sciences. 

* He knows well enough that when he is learning how to 
draw a sine curve, or (in his practical work) how to clean 
wires and joint a cable, that in all probability he will never 
have to do this again in his life," “ А Student” gives in 
these words excellent examples, and clearly explains one of 
his difficulties, Unless the true nature of the teaching is 
explained to him, he will find the same difficulty when he 
goes, after college, through the works. 

It is true that 80 engineers out of 100 never have to draw 
sine curves. But about 50 engineers out of 100 occasionally 
come across sine curves, or, to put it more broadly, the 
dealing with or expressions of harmonic motion, and if they 
have once familiarised themselves with sine curves and their 
properties, the repulsive language of mathematicians will 
have lost more than half its terrors. All that concerns 
engineers about curves is their properties. The second 
example—how to joint a cable, is of a totally different cha- 
racter. In the first place, I hold that the workshop of a 
technical college is not the place to be taught or to learn 
how to joint a cable. That art should be learned during 
apprenticeship. Of what use then is the jointing of cables 
in colleges and schools? As an example of the scientific 
principles which underlie it. A student who has received a 
good technical training will be able to learn how to joint 
a cable, and to do it pretty well, in a day, while an equally 


intelligent man, having no scientific knowledge, would not. 


know as much about it after a month of such work, The 
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student's knowledge of chemistry enables him to grasp the 
presence of oxides on the wires, the use of fluxes in removing 
them, the proper fluxes to use in different cases, their 
advantages and disadvantages. His knowledge of metal- 
геу bas prepared him for the use of alloys; he will 
recognise what tinning means, the constituents of solder and 
its properties when melted or half melted. In physics he 
has been acquainted with conduction of heat, and sees why, 
in some cases, a blowpipe may be used, and his acquaintance 
with capacity for heat shows him why a soldering iron is 
gufticient for one job while a ladle full of solder is better for 
another. His elementary knowledge of surface tension and 
capillarity explains the tricky behaviour of melted resin and 
solder, and enables bim to see the full force of the great 
secret of soldering and sweating. [n a technical college all 
these principles are taught, and they are also taught in other 
places as pure chemistry or physics. The professor of pure 
physics would not dream of taking a soldered joint as an 
example of capacity for heat or surface tension. One of the 
distinctive features of the teaching of science in a technical 
college should be the selection of tecbnical examples which 
lie around in profusion, instead of purely imaginary and 
tome rather ridiculous examples of the text books. 

But why should a student learn how to make a joint 
either at college or in the works? ‘A Student” thinks 
that “in all probability he will never have to do this thing 
again in his life.” He fails to see the point; it is not his 
fault, he might not have guessed it, but he should have been 
taught it. The point is that he will very probably be 
responsible for the proper jointing of cables by men under 
him. He must, therefore, be a judge of & sound joint. It 
would be possible, but, difficult, unless after long experience, 
to judge of a specimen of soldering unless he had at all 
events tried to do such work. It is by no means necessary 
that he should be able to turn ont a first-class job. Again, 
the work under his supervision may be done badly. The 
bell-hanger and even the carpenter sometimes turns into a 
wireman, and once a wireman and a man of courage he 
would not refuse to try to joint a triple concentric feeder, 
unless indeed be were too courageous. How will “A 
Student” be able to criticise bad work, to point out the 
faults, perhaps to explain why they occurred, and not 
improbably to teach the ex-bellhanger how to do the 


work, unless he has learned to do something like it him- 


self? The whole object of apprenticeship is to learn to 
know how work ought to be done: the whole object of 
technical education is to enable that learning to be acquired 
intelligently and not in Chinese fashion. 

You, Sirs, have touched in your article on p. 606 on the 
question of dynamo designing. It would be interesting to 
know how many men in tbis country are actually engaged 
in dynamo design; or the proportion of all the electrical 
engineers іп the world who are so engaged. Excluding the 
lower grades of draughtsmen who are only paid to draw, 
and for whom it would be a presumption to think in office 
hours, would not 2 per cent. be too high ? You very per- 
tinently remark that no one wants newly-fledged dynamo 
designers, And how much time is spent on dynamo design 
Inlecture rooms ? I believe a good deal; perhaps rather 
too much. It is a tempting subject for the teacher—almost 
illimitable. But if at the most, say, 5 per cent. of the 
students in after life will have to design dynamos, of wha 
use then is all this teaching? Ап engineer will be much 
better able to criticise, to be responsible for, and perhaps to 
superintend the repair of a dynamo if he has a general 
acquaintance with the principles on which it is built. 

The student should not be discouraged by dr dy; it is 
only a clumsy way of expressing how things work. They do 
not really work like that, but mathematicians employ unfor- 
tunate language, and this difficulty cannot be avoided for 
the present. The worse tangle the mathematician gets into, 
the more plainly he confesses the poverty of his mode of 
expressing his ideas, The student may be sorry for the 
teacher and for himself, but be must not despise mathematics. 
No mathematician in the world could describe all that 
Sppens at an ordinary mill sluice, but an average engineer 
can make himself master of all that is necessary to know 
about it. It isan immense comfort to reflect that no one 


has calculated the force of the blow of a hammer with any 
pretensions to accuracy. 


* A Student" deserves more help than I can give him. 
Most of his difficulties may be explained satisfactorily, and 
some remain as telling criticisms of his teachers. If his 
ability to write an interesting article is an indication of 
his technical training, it speaks well for him and for his 


college. ; 
Alex. P. Trotter. 


Tt was with considerable interest that I read the con- 
tribution to your valuable journal by © A Student“ on “ The 
Difficulties that Students of Electrical Engineering meet 
with." I quite agree with the majority of his remarks, 
especially the one where he states there is a want of com- 
bination of theory and practice, but his idea of the remedy 
does not meet with my approval. Personally, I believe the 
practice of sending sons to college before works is bad; it is 
possible to learn practice without theory, as is proved by the 
excellence of the work turned out by the average British 
workman, bnt it is absolutely impossible for 99 per cent. of 
the studente to learn theory properly without practice ; they 
do not seem able to really grasp it, and the consequence is 
that because it has failed to make any great impression on 
their minds, they are unable to apply it to practice, and they 
soon forget what they have learnt. As manager of a large 
firm of engineers, I am, naturally, asked by parents who intend 
making their sons engineers, whether they ought to send 
them to a college, and I always say “ No, send him through 
some good works for a few years, and after that time, if he 
has a strong inclination to go to college, send him to one: 
but whether he goes to college or not, he must study bard 
during his spare time while at the works,” I firmly believe 
that many men would be better engineers if they had 
reversed their order of training. At the same time it is not 
necessary in nine cases out of 10 for an engineer to receive a 
college training, as the man who will not stick to study in 
his spare time before going to college, will not do himself 
any good by going to college, but, on the contrary will 


come away with so much time lost. 
Reader. 


P.S.—Although your correspondent implies that he is a 
student I am not inclined to believe it, as there are several 
passages in his article that give me the impression that he is 
rather beyond a student ; but, of course, I may be wrong in 
my surmise, in which case he is one who need have no fear 
of his future. | | А 


——— 


Tramear Brakes. ° 


The subject of efficient “Tramcar Brakes" has been 
forced to the attention of tramway engineers and corporations, 
owing to the great number of accidents which have recently 
occurred, due to lack of foresight on the part of tramway 
engineers and others, who were too slow to take heed of 
good advice and warning, as to what would be the conse- 
quences of not having tramcars properly equipped with that 
most important appliance (an efficient emergency brake). 
If tramway engineers, general managers of tramways, and 
up-to-date Corporations will peruse my article (viz., © Cor- 
poration Tramways and Emergency Brakes," in the issue of 
this paper of March 28th, this year, pages 504 and 505), 
they will on reading it, come to the conclusion that there 
was at least one individual who had an eye on the future, 
and who was sufficiently up-to-date to foresee the disastrous 
results of not adopting an “ Efficient Emergency Brake.” 

In my first paragraph of that letter I predicted what 
would (and did) surely happen; since that letter appeared 
over six months ago, there has occurred a number of very 
serious and fatal accidents. 

‚1 may here state once more that I have tested dozens of 
brakes both in the United Staten and this country (covering 
over five years technical and tramway enginecring experience 
&c.), and have found that only one brake approaches the 
* ideal," and that is the Pneumatic Slipper Brake, of Messrs. 
Hewitt & Rhodes; its great advantages I set forth in the 
issue of March 28th, 1902. T claim credit for (Over six 
months ago) advising all persons interested. in tramways, 
also the Board of Trade what to do. [t is about time that 
the Board of Trade took stringent measures to prevent 
accidents with their serious consequences (no matter what- 
ever the cost of equipment). 
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The brake of Messrs. Hewitt & Rhodes is instantaneous 
in Ив action, and brings a car going at a speed of 10 to 15 
miles an hour and upwards, to rest in the space of a com- 
paratively few feet. Prevention is better than cure, and 
once again I warn tramway officials and others to equip 
their cars with a good, reliable, and efficient emergency brake. 
The time will come when they will have to do so, and it is 
the best policy to invest the capital now on brakes (which is 
a cheap investment) rather than be forced to adopt them 
after some serious accident has happened, in which they will 
have to pay both for brakes and damages as well. I think 
the Board of 'Trade have been very slow indeed in not 
haviug given this all-important subject thorough investiga- 
tion long before this chapter of accidents had occurred. 
Some of the so-called emergency brakes” are not worth 
the name of brake, and are only death traps. It might not 
be a waste of time for farsighted Corporation Committees to 
also peruse my article on “ Tramway Management and 
Finance," issue of ErnkcrRi(CAL Review of April 11th, 
1902, pages 587 and 588. 

Wm. R. Bowker, 
Lecturer on Physics and Electrical. Engineering, 
Physics Laboratory, 
Municipal Technical School, II/ i fu. 


The recent articles and correspondence in the EI. Herr HAI, 
REVIEW on the above subject seem to me to entirely over- 
look the existence of a magnetic track brake, and the advan- 
tages to be gained by its use. 

The brake I refer to consists of a double track shoe, 
wound as an electro-magnet, which, when energised by 
current, produced by the car motors acting as generators, is 
attracted to and grips the rail by magnetic force, the 
resultant drag and downward pull actuating a system of 
levers which apply ordinary shoes to the car wheels, This 
bas a combined braking effect, greatly in excess of any 
known form of hand or power brake yet devised for cars, 
consisting of four distinct braking effects as follows :— 

1. The retardation caused by a positive and constant load 
on the motors whilst acting as generators, А 

2. The retardation caused by the friction of the track 
shoes and the rails. 

3. The maximum retardation possible of the car wheels, 
caused by the drag of the track shoes acting through levers 
on the wheel brake shoes. 

4. An increased downward p: essure of the wheels caused by 
the downward pull of the magnets. 

The ordinary slipper brake, worked whether by hand or 
power, is well. known to be entirely wrong in principle, for 
if it were carried to its extreme limits, the car would become 
entirely borne by the track shoes in contact with the rails, 
an effect which is obviously far less eflicient than a brake 
which acts on the wheels without causing them to skid, and 
which actually helps them to obtain a greater hold of the 
rail. 

As an emergency brake, nothing could excel it, as the 
greater the speed of the car, the more effective the action of 
the brake. The brake can also be applied to its maximum 
power, whatever the condition of the rail, as should the rail 
be dry and sandy, the drag of the shoes is at its greatest; 
when the rail is greasy, the drag is consequently slightly 
less, and the wheels are retarded with a slightly less effect; 
in both cases it being impossible for the wheels to skid. 
When it comes to a question of operation the case is very 
simple, the driver has not a multiplicity of wheels or levers 
in front of him to confuse him, as in the case of ordinary 
slipper brakes, the magnetic brake being applicable to any 
controller that has braking points; the main controller 
handle is simply continued in its backward motion from 
full on to off, on to the several braking points, an operation 
requiring one motion, and some two seconds at most to 
perform, the car being brought to a stop in less time than it 
takes to apply the slipper brake. It is scarcely possible for it to 
fail in action, as owing to its simplicity of operation, it is а 
good brake to use for service stops ; it being so used makes 
it always ready for use in descending an incline, or in 
case of emergency. There is also no strain on the motors 
being used in connection with it, as the current required to 


- 


energise the magnets in descending an inclin: 1 in 13 at 
four or five miles per hour is only 10 amperes. 

Another feature is its adaptability to bogie cars, this 
class of car being left entirely alone by inventors of 
mechanical track brakes, whereas the magnetic track brake 
can be fitted to either single, maximum traction or equal 
wheel trucks. 

I give below four examples of what can be done ag 
emergency stops with the magnetic track brake with both a 


Distance | 
Running travelled from Time 


speed, | commencem' nt taken Type of Track dition 
miies per of switching off to | car. of 
hour. from full power stop. d track. 
to dead stop. | 
15 m. p.h. 24 yards | 43 sec. | Truck | Level. - Dry 
20 m.p.h. 45 yards 75 sec. | Truck  jlin133,down Dry 
f grade. 
13 m.p.h. 32 yards 43 sec. | Bogie, four | Level. Dry 
| motors. '. 
22 m.p.h.. 55 yards 6* sec. Bogie, four 1 in 131, down Dry 
motors. grade. 


| | 
single truck car having two mctors and a bogie car having 


four motors. 


G. R. W. Roberts. 
Newcastle-on-T yne. 


Having had considerable experience in a city with several 
gradients of 1 in 10, and many between that grade and 1 in 


15, I should like to express my perfect satisfaction with the 


hand-applied tyge of track brake. About 200 cars аге 
equipped with three brakes, viz., wheel brake (ordinary hand 
brake), rheostat electric brake, and a track brake. The 
practice is to apply the track brake at the brow of any hill 
steeper than 1 in 13, so that the car is considerably retarded, 
and to adjust the speed by means of the rheostat electric 
brake. In the event of the electric brake failing, the wheel 
brake may be used in conjunction with the track brake with 
equal effect, although greater exertion is required on the part 
of the driver, and there is greater liability to skid the wheels. 
In the event of the latter contingency, it only requires 
another half turn of the track-brake handle to bring the 
car to ** dead slow." 

In regard to the power of the unaided track brake, I bave 
brought a 9-ton car to a standstill in 60 yards on a grade 
varying from 1 in 10 to 1 in 12 after obtaining a speed of 
15 miles per hour. The wood blocks have a bearing surface 
of 1% in. x 2 in. They are of poplar wood, with eight 
holes drilled in the bearing side. Alternate holes are plugged 
with oak plugs and a mixture of resin and sand. 

Although the system of which I write has been operated 
electrically for two years, and has a route mileage of over 
25 miles, it still preserves a clean sheet as far as runaway 
accidents are concerned. This is mainly due, I believe, to 
the intelligent use of the hand-applied track brake by well- 
trained drivers. 


Assistant Manager. 
October 18th, 1902. 


As I am a tramcar driver and have had experience with 
several classes of brakes, 1 thought it might be interesting to 
your readers to give my experiences. | 

To drive an electric car, we will say from 8 to 10 hours 
per day, and to use the handbrake only, I find it takes a man 


of unusual strength to finish his day's work, and not feel 


fatigued afterwards: sometimes we have to work overtime. 
It is then that we drivers feel done up, especially if the rail 
bas been skiddy, which gives us twice the amount of work 
required on a fine duy. We can hardly walk home, we feel 
that tired out. 

We have so many operations to perform at the same timc, 
when the risk of an accident occurs, and we are so stiff and 
cramped by only using our ratchet brake continually, tbat 
the accident occurs before we know where we are. 

The thing I cannot understand at the present day is that 
we have discarded brute force (viz., horse cars), and yet the 
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driver is left with the old-fashioned brake that was quite 
suitable for the horse trama. 

Why can't someone bring ont a patent that 
will connect the handbrake and air slipper brake 
together, thus making the work of the driver ever so 
much easier, with twice the control over the car that he haa 
at the present time. 

| have used the air slipper brake several times during the 
time І have worked on an electric car, and I find, and can 
honestly say, that it has saved me many an accident that 
wonld have occurred if I hed not had one on my car, as the 
handbr: ke on some occasions will not act properly when yon 
are placed in a diffienlt position. 

And if the air brake was connected in some way to the 
handbrake, it weuld be twice as easy to stop a саг, and also 
give the driver more control over an electric car. The driver 
then wonld be able to stop his car at any time, thus making 
the pnblic confident in trusting themselves altogether to the 
driver. 

wich we could have а wheelbrake put on by air pressure 
and attached to the air-slipper brake, as it weuld 
lighten the duties of the driver so that he would 
he able to stop his car, and feel confident of doing so at the 
same time. Jf the air brake was so arranged as to be 
brought into opera ion with the wheel brake, and on turping 
the handle farther round the slipper brake was broucht into 
operation, we should then have the very best combination to 
avoid accidents, and certainly very much easier duties for 
the drivers, and more control over the car. 

As this is not only my opinion, but the universal opinion 
among tram drivers, we are pleased that the brake qnestion 
is likely to be fully inquired into by people having the 
power in tramway matters. Other drivers may also write, 


offering better opinions, no doubt. 
Driver. 


Mr. Ogden disagrees with me in recommending a use for 
the Sprer type of brake because a more recent type 
exists. 

[ saw the first Spencer brake that was made tested at Brad- 
ford in 1898 on a gradient about 1 in 14. The Corporation 
had shortly before made very severe tests on other brakes at the 
«me place. I also tested the same make of brake at 
Norwich two years afterwards, and was unable to stop the 
car altogether even on a slight gradient. 

The ordinary handbrake, regularly inspected and ad- 
justed, is, I consider, the best brake for general use. It 
has, however, a limited factor ‹ Ё safety for any strain that is 
thrown on it, and by nsing it on steep grad'erts, as 1 in 11, 
weare reducirg the factor of safety at a time when we 
require it most. | 

By using the slipper as I snegest, less strain is thrown on 
the hand-brake, and the slipper brake is in a position for 
immediate application if it is required to apply it more 
strongly, 

[ quite allow that a competert driver (no others shon!d 
ever handle a car carrying passengers on а bad hill) ean 
descend a hill using the hand-brake alone, Rut have vet 
many bad accidents cecurred from his being unable to do so 
on one occasion ? | 

Ав hills requiring the track brake do not form the whole 
of any system, and as the slipper only requires to he 
moderately applied, the wear would not be so very great. 

In my article, wishing it to be as short as possible. T only 
described a controller without rheostatic br«ke, althench [ 
afterwards spoke of the electric brake, meaning a телуі 
brake. Of course with a controller fitted with rheostatic 
brake, the emergency electric brake is applied with the left 
land with the same movement that cuta c{f power, 


Н. В. Phillimore. 
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Votes оп the Practical Working of Rotary Converters, 


The able article by Mr. Salter npon the above subject, 
which appeared in your issue of October 17th, is of special 
Interest at the present time, when the economical handling 
ot the “ conversion” side of a polyphase and direct current 
combined system is of such importance. There is, perhaps, 
rather a tendency with many engineers to“ funk " the use 


of the rotary converter, and to plump straight away for the 
less exacting, though less efficient motor-generator. When, 
however, a machine is require for flexibility of conversion 
on either side of the system, it is a question whether the 
synchronous motor-generator is not more suited for the work. 
Take the case under consideration in the article. For satis- 
factory working when being driven from the direct current 
side, in order to overcome the demagnetising effect of tlic 
alternating side upon the common field, the rotary has to 
be separately excited. The method employed for accom- 
plishing this with a small motor-generator, which automatic- 
ally varies the field strength, is certainly very ingenious, and 
no doubt works very well, but it means an extra running 
unit, and constitutes another item of expense in the equip- 
ment. Then again, the conversion to alternating current 
baving been made, there are the step-up transformers at the 


station to be reckoned before transmission to the snb-station 


is possible, these latter being necessary also to step down the 
high tension generator pressure for driving the rotary at the 
station from tlie usual, or alternating side. 

Suppose, now, that a synchronous motor-generator had 
been nsed, with the alternator side working at the ssme 
high tension pressure as the station generator. In the first 
place, the transformers at the station would have been dis- 
pensed with. ‘Then, as there would be no common field to be 
demagnetised, the separate exciting set would not be required. 
The exciting current for the alternator field could be 
furnished from the direct current side of the machine itself, 
and the set would then be quite independent. Morcover, 
when running as a direct-current generator, it would not 
have the same tendency to take more than its share of 
the load that a rotary has when in parallel with the low- 
tersion bus-bars, The system, mentioned in the article, of 
lighting the sub-stations by alternating current shows what 
can be done in that way successfully, and even with such 
a low periodicity as is used for tramway work. 


Douglas Kelloway. 
Electricity Works, Folkestone. 


Mechanical Engineers for Electrie Generating Stations. 


When I wrote my first letter to you advocating the 
employment of mechanical engineers as shift engineers in 
central stations, I did so hoping that experienced central 
station engineers would favour us by giving their opinions 
on the subject, but so far only shift station attendants have 
done £o. 

One of the latest to “enter the arena” is“ A. I. E. E.,“ with 
only three years’ experience, who states in the opening para- 
graph of his letter that he is unable to follow the arguments, 
The remainder of his letter fully supports the statement. 

My contention is that properly qualified mechanical engi- 
neers with electrical experience should be the only ones 
allowed to take responsible charge of the shifts, as the 
majority of tbe present so-called shift engineers are in- 
competent, 

An ordinary unbiassed mind will sce at once that the latter 
are not fitted by training or experience to have the surerin- 
tendence of valuable boilers, engines, &c. 

Let us look at a typical so-called shift engineer. He is 
generally a young man, who, having had one or two years 
as a Junior in a station, is appointed to take charge of a 
shift at wages from 20s, to 258. per week. 

At the station are engine drivers and stokers who have 
had perhaps 20 years’ experience, ani whose wages are from 
10s. to 15s. per week more than his. | 

Now, Sir, I ask is it common sense to say that this shift 
engineer bas real charge of the running of the plant? I 
reply it is absurd on the face of it, as he is quite in the hands 
of the workmen, depending entirely on their experience, [f 
the men are incompetent also, Heaven help that station ! 

Now, this glorified labourer (for he is neither a mechanical 
or electrical engineer, nor can he claim to he a switchboard 
attendant, engine driver or stoker) who tries to cover his 
want of practical knowledge with a very thin vencer of 
technical knowledge, labours under a misapprehension if he 
thinks that he really has charge of the shift. 

No chief engineer would for a moment leave the station in 
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charge of such ап one, if the efficient running of the plant 
depended upon his knowledge and experience. 

It is, as a friend of mine said :—“ We chief engineers 
must have someone to nominally take charge of the 
shifts. We cannot afford to pay the wages of a 
qualified engineer, so we are compelled to pw/ wp with 
these others. We can, however, as a rule, depend 
upon the other workmen on the shifts.” I cannot 
help thinking that this is a deplorable state for a station to 
be in, and it is the state of hundreds of stations. I maintain 
that it is against the best interests of the undertaking to 
1 euch men as I have described, to take charge of the 
shifts. 

In the station in which © A. I. E. E.“ has been employed, 
they seem to have run the plant in a very loose manner, for 
their figures had to tell them something was wrong, 
then they routed out the cause. Routed out the cause ! 
What a groping in the dark that expression suggests ! Now 
with a regular system of tests, faults are discovered and 
localised, thus saving the blind routing-out process. 

Although your correspondent says he is '*an assistant to 
a consulting engineer with over 80 stations under his con- 
trol,” I do not accept that as evidence that he is an engineer, 
or that Ле is possessed of much practical knowledge or 
experience. 

“А Shift Engineer” commences his letter with a most 
inapt comparison, and then goes on to say that my experi- 
ence is narrow. I can only say that, as I have had pro- 
bably at least five times the number of years’ experience that 
he has, other things being equal, his experience is narrower 
than mine in that proportion. The statement I made that 
the shift engineer is not allowed to handle the engines is 
quite correct; your correspondent’s addition :—* And the 
engines are not allowed to handle the shift engineers” is 
trifling and stupid. 


There are at least, two reasons why the shift engineer is 
not allowed to handle the engines :— 

1. Because the engine drivers are engaged for that 
purpose. l 

2. Because not 1 in 20 so-called shift engineers is capable 
of properly doing so. 

I have replied to the “ logical outcome” portion of your 
correspondent’s letter above. To “ F. R.C. R.” I commend 
the first paragraph of “A Shift Engineer's” letter. As I 
do not propose writing you again on the above subject, may 
I say that I quite agree with “A University Lecturer” 
when he states, in his article on “The Difficulties that 
Lecturers on Electrical Engineering meet with,” that there 
is * a crying demand for the immediate action of either the 
Institution or the Board of Trade to make some sort of 
official certificate compulsory for the would-be electrical 
engineer.” What a wholesale scrapping of so-called shift 
engineers there would be 1f a certificate of competency were 
compulsory ! 

Albert E. Vezey, A.M.1.M.E. 


BUSINESS NOTES. 


Reported Battery Combine.—There is an American 
report in the press to the effect that ап international combination 
has been formed in the storage battery business which, for all 
practical purposes, will control the patents and the manufacture of 
storage batteries in the Uuited States, Eagland and the Continent. 


Electrical Trades Union.—The first meeting of the 
seasion of the Leicester branch of the Electrical Trades Union was 
held on Friday evening, and took the form of а concert. 
The programme for this winter's session includes lectures 
оа special systems of wiring, transformers, electric glow lamps, 
instraments, repairs, and electric tramways. 


Foreign Electrical Imports.—The Board of Trade 
returns for September last show that the imports of foreign elec- 
trical goods and apparatus into this country attained a value during 
the past month of £47,588, as compared with £57,388 in August 
last aud £46,651 in September, 1901. Во far as the year bas gone, 
there has been s noticeable shrinkag: in these importa, the total 
for the nine months ending with September last having amounted 
to only £514,255, which compares witb £683,820 in the correspond- 
ing period of last year and £794,699 in the first nine months of 
1900. 


Electrica] Warea Exported, 


WEEK ENDING Ост 22нр, 1901. 


WEEK ENDING Ост. 21st, 1902. 


Alexandria. Teleg. mat. Value £123 Aden .. Ке АЕ .. Value £655 
Amsterdum vs yx .. 105 Alexandria .. E RI .. 148 
Bangkok Amsterdam.. е m . . 1 
Bombay 472 Auckland. e cx .. 48 
Calcutta К E = 1,470 Bombay ise m e 2 ee 259 
РА Teleg. cable .. 197 Buenos Ayres m is . 78 
Cape Town .. А T .. 352 Calcutta 00:5 5 „ 323 
Ра Teleg. sundries .. 106 $ Teleg. wire .. 585 
Colombo В ги T . 268 Cape Town .. ES s .. 629 
Copenhagen. Teleg. wire. 4" Coatzacoa'cos. Teleg.apparatus 35 
Durban x - as e. 859 Colombo wi m .. 190 
Flushing. 2% iw - 13 Copenhagen. Teleg.cable .. 120 
Fremantle .. s as © 16 Demerara .. SP е a 50 
Gothenburg. Teleg. wire. 44 Durban e 00 55. ИВ 
Hamburg .. we 855 T 11 East London А ЕЯ we 098 
Horg Kong.. ex * .. 750 Fremantle .. ex x .. B^ 
Melbourne ... x v “ 48 з Teleg. mat. .. - 96 
Naga:akl .. ae 1,560 Halifax Re avs P 41 
Penang. Teleg. mat. 25 58 » Teleg. mat. e . 72 
Port Chalmers  .. vs .. 720 Hong Kong .. "T 42 . . 1,080 
Rotterdam. Teleg. wire. 28 Kohe.. 29. 98 e 5. 198 
Shanghai... "in T TEE 137 Madras ae vs ee - 10 
Stockholm. Teleg. cable .. 914 Malta E e: ва .. 80 
5 Teleg. wire zs 60 Melbourne .. vs ёж e. 90 
Sydney vis si oo» q. 569 New York... хе S ЧА 7 
Yokohama .. T ба .. 2,162 Otago - (s 8 "E 48 
Perth.. “> -— i . "88 

Port Elizabeth  .. vs e 511 

kiga .. EA Ба 15 ee 20 

Rio de Janeiro ss KB 

$$ Teleg. mat. 75 

Rosario se % аж ИЯ 45 

Rotterdam. Teleg. mat. .. 180 

St. Petersburg. Teleg. mat. .. 890 

И Teleg. wire .. 801 

Shanghai .. " T . 587 

Singapore is T S. 59 

Sydney S ia са . 460 

Vigo. Teleg. apparatus 750 

Wellington .. " s T 56 

Yokohama . 88 vx .. 323 

Zanzibar. Teleg. mat... s 60 

Tota) Ex 210,668 Total .. £10,196 


Foreign Goods Transhipped. 


| Gothenburg. Elec. appa. Value £30 


Dowsing Cirenlar Radiators.—The Dowsing Radiant 
Heat Co. are bringing out a number of new types of their patent 
luminous electric radiators, and amongst others, a circular type 
suitable for placing in the centre of a room. In addition to the 
ordinary system of heating by means of powerful radiators, the top 
of this radiator is made removable, so that a dish containing food 
can be warmed from the heated and ascending air. A portion also 


of tke heat radiated from the lamps is thrown on the dish. The 
company claim that their special form of reflector, whicb reflects 
heat rays away from the lamps, and diffuses them, and at the same 
time forms a chamber for heated air, is quite successful in heating 
and cooking apparatus, as is shown by the electrical roaster now 10 
use at the Brighton Electrical Exhibition. The illustration above 


shows the new type of circular radiator, which is handsomely 
fiuished. 


Destructor Plants.—The Horsfall Destructor Co., 
Ltd., have, within the past few weeks, received orders from the 
Bradford Corporation for a destructor plant to deal with 120 tons 
per day; from the Corporation of Swansea for a plant to deal with 
75 tons per day ; and from the Corporation of West Hartlepool for 
a plant to deal with 60 tons per day. The last-named plant is an 
extension of the existing Horsfall” destructor, which has given 
very satisfactory resulta. 
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New Stoneware  Conduits, — The Ames  Crosta 
Sanitary Engireering Co., of City Chambers, South Parade, 
Nottingham, have placed before us a coloured show list of their 
patent stoneware conduits for electric cables. The Ames conduits 
are circolar in section, externally similar to au ordinary pipe, 
with the interior divided by partitions into any required 
number of cable ways; & suitable space is left at tbe invert for & 
waterway to drain away any water or moisture that may find its 


SECTION THROUGH JOINT. 


way into the conduit, and a sufficient distance is allowed between 
the partitions at the joints to permit of any leakage falling to the 
invert, so that the cable ways may be kept perfectly dry. By means 
of the patent self-centring join* a true invert and perfect continuity 
of the partitious and ways are ensured. The joint can be made 
with clay or cement, the same 23 for ordinary drain pipes, or a 
“Stanford” or patent joiat may.be used. The makers supply bell 
mouths or other special forms for draw boxes. 


Motor Contract.—The Electric Construction Co., Ltd., 
has bren successful in securing the order for 59 motors for the 
small-arms factory at Ishapur, for which a specification was recently 
issued by his Majesty's Government. 


N.B. Station Hotel, Edinburgh. — An important 
installation of electric light, inter- communication telephones, bells 
and telephones from sitting- rooms and bed rooms, fire alarms, heat- 
ing, power, and ventilating circuits, bas been carried out at this hotel 
by Messrs. Jas. Gray & Son, of 85, George Street, Edinburgh. An 
idea of the magnitude of the installation may be gained from the 
following details :—The switchboards have four separate supplies for 
lighting from the Corporation mains, at 230 volts pressure, and two 
separate supplies for power at 460 volts pressure. There are over 
20 fans and blowers in the building, and eight elevators, all worked 
by electric power. The weight of the main cable between the Cor- 
poration supply (which passes the front of the building) and the 
main switchboard in the basement is over 4 tons. Over 100 miles 
of cable and wire have been used in the building, representing 
something like 20 tons of copper. The main and sub-main cables are 
concentric, lead-covered and steel armoured, and all branch wires 
are enclosed in screwed malleable iron tube, the length of which is 
over 60 miles. There are over 5,000 incandescent lamps used on 


the installation, which is one of the largest which has been installed 


in any building in Britain. It is not surprising to learn that it has 
taken fully three years to execute the work. 


New Magazine.—We have received an advance copy of 
the first number of the Magazine of Commerce, a shilling illustrated 
monthly for men of affairs. It is published by the Magazine of 
Commerce, Ltd., of 72, Coleman Street, E.C., and contains a remarkable 
quantity of interesting and instructive matter relating to home and 
foreign industry and commercial questions generally. There are some 
first class plates and numerous photographs of industrial leaders. 
If it maintains the standard set up in its first number it should bave 
"a good run." 


Correction, —In ош article on Continental Electrical 
Industry " last week, in the reference to the Telephone (Berliner) 
Works Co., of Hanover, it was stated that "this unsatisfactory 
position. .. is due... partly to direct losses incurred by the 
foreign branch." This should read a foreign branch, as there are 
several of them. It, of course, does not refer to the British branch 
of the company. 


Bankruptcy Proceedings. — At Derby Bankiuptcy 
Court on October 14th, David Roberts, electrical engineer, of 
Normanton Road, Derby, appeared for bis adjourned public 
examination. The Official Receiver stated tbat it had ccme to his 
knowledge since the previous examination that the debtor had a 
patent which be had not disclosed, and the bankrupt replied that 
be had an interest in a patent a long time ago, but it was only 
conditional, aud he lost it because he could nct fulfil the conditions. 
It was a steam turbine, and it was taken out in the joiut names of 
Mr. Whitcher and himself. He (the debtor) made models of the 
turbine, which were not satisfactory, and as he could not fulfil the 
conditions of the agreenent, he lost it. He was not aware that bis 
father-in-law had offered money for this patent ; he was surprised 
if he had, because it was of no value to him. Debtor added that he 
"Ad disclosed all his other assets, and that he had lost his interest in 
the turbine because the time had expired according to the agree- 
ment. The examination was closed. | 


Combination Wall and Table Telephone.—We 
recentlv drew attention to a novel form of electric light fitting, the 
raison d'étre of which was the practical con ver ience and commercial 
value of a device which can be made to serve many purposes, 80 
that a trader сап carry a small stock, and yet be able to meet a large 
range of requirements, Precisely the same reasons have led to the 


FiG. 1. 


evolution of tbe simple combiuation telephone set which is illus- 
trated herewith. In one view (tig. 1) the apparatus constitutes a 
very neat wall telephone station, complete with buzzer, call button, 
and spesking key. The case is hinged, so that it cau readily be 
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swung open for inspection of the interior, and the holes for the 
leads are all ready drilled in the back. With the aid of a screw- 
driver, the addition of a single small metal part (a pillar), and the 
expenditure of less tban one minute in time, the set is converted 
iuto the handsome table set shown in fig. 2. Comment is needless. 
The set wis devised, and is being placed on the market, by the 
Berliner Telephone Manufacturing Co., of 117, Queen Victoria 
Street, E.C. 


Fire Alarm Test.—A working test of the May-Outway 
automatic fire alarm was recently carried out at Mesers. Hunter, 
Barr & Co.'s new warehouse in Queen Street, Glasgow. The test 
was perfectly successful, th» first alarm being given in 20 seconds 
from the time of lighting the fire, and the first detachment of 
the Fire Brigade arriving in 2 min. 50 sec. from the signal. 


Catalogues and Lists.—An illustrated brochure has 
just been issued by the WEsTINGHOUSE BBAER Co. descriptive of a 
type of buffer-coupling which has been in use now for some years 
on а number of vebicles in America and Canada. It is made in two 
forms, one to transmit both pulls and pushes—the American prac- 
tice—the other for use with side buffers on the ordinary European 
system, to transmit pulla «nly. The special feature of the gear is 
tbe utilisation of frictional resis:ances to dissipate tbe force of 
beavy shocks, instead of sturing the force to canse an (qual recoil. 
How well this result ha8 been attained may be judged from the fact 
that, while it takes a force of 140,000 Ibs. to fully compress the 
push-and-pull ty pe gear, the reactive effort is less than 6.000 Iba 
The friction apparatus consists of eight V-shaped iron bars, working 
in grooves on the inner tui face of the cylinder which co tains the 
mechauism ; only fairly beavy shocks affect this part of tbe 
apparatus, the springs havirg to be first compressed to a definite 
extent. Thus tLe wear of the friction bars is greatly decreased. 
The gear can be fitted to any type of railway wagon. The diff- 
culties of starting heavy trains witbout injury to ordinary draft 
gear are said to be overcome with the friction draft gear. 

Messrs. Davip Brown & Sons, of East Parade, Huddersfield, 
have sent us a pamphlet describing and very neatly illustratipg 
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their " Chicago" rawhide gearing. These pinions are very largely 
used by engineering firms, chiefly on electric motors. The British 
" Chicago Rawhide” Manufacturing Co. have ceased making raw- 
hide gear wheels, finished rawhide blanks, other and gears, aud 
have tin isferred this branch of their business to Messrs. Brown. 

A new and revised catalogue of cheap electric gauges and testing 
sets has been issued by Messrs, EVERSHED & VIGNOLES, Lt), of 
110, Cannon Street, E.C. The Evershed patent testing sets (1900 
pattern) are described and priced in a separate circular. 

A pamphlet and list received from the Twin Tung ENGINEERING 
Co., of 47, Hatton Garden, P.. C., describes Ње “ Gleaner,” a feed 
water-heater designed to utilise to the utmost the heat contained 
in exhaust or live steam for heating water. The essence of the 
apparatus lies in the arrangement of the tubes, which are U-shaped, 
and are perfectly frec to expand, while offering the largest possible 
amount of heating surface. Wither steam or water can be passed 
through the tubes with equal facility. A “Twin Tube” steam 
trap, on tnc principle of the B»wdon tube, is also described in a 
leatlet. This is a highly ingenious device, depending for its action 
upon internal pressur: generated by the heat of the steam within a 
tube permanently sealed at both ends. 

Mxrssns. CROMPTON & Co., LTD., are issuing fortnightly stock lists 
of electrical plant which they hold in readiness for immediate 
delivery. 

Lists of single-throw quick-break knife switches, and one relating 
to а new design of I. T. E circuit-breaker for the protection of car 
equipments. have come to hund from Mxssns. R. W. BLACKWELL 
AND Co., LTD. 

The DupgrRIbDGE IRON Works, Lro., of Stroud, Gloucester, have 
brought out a capital catalogue of the Dudbridge gas and oil engines 
and gas producing plants, containing a number of excellent illus- 
trations. 

A copy of the tenth edition of their catalogue and treatise on 
“The Economical Transmission of Power" has been sent to us by 
the UNngEAKADBLE PULLEY AND MILL GEARING Co., Ітр., of Lower 
Gorton, Manchester. It discusses the general arrangement of 
shafting, couplings, loose colla:s, bearings, toothed wheels, belts 
and ropes, pulleys, clu{ aes, erection and lubrication. 


Trade Announcements. —We are informed that Mr. 
W. N. Furniss has joined the technical staff of the Pearson Fire 
Alarm System, Ltd., and that i: future he and Mr. G. B. Bowell 
will act as joint electrical enginecis to the company. This addition 
to the managing electrical staff his been necessitated by the rapid 
extension of the system. 

Messrs. Le Carbone а :аоцрсе tiat they have removed to 17, 
Water Lane, London, E.C. 

Messrs. Thomas Bolton & Sons., I'd , have removed their London 
oflices from 90, Cannon Street, to 110, Cannon Street, E.C. 

We are infcrmed that Mr. E. T. Oubridge is no longer connected 
with the Electrical Co., Ltd. 


Liquidation,—A_ petition for the winding-up of the 
Electric Lighting B-ards (British Manufacturing Co.), Ltd., 
presented by De Grelle, Houdret & Co., of London, and Sturm and 
Co., of Vienna, credito, з, is to be heard in London on October 28th. 


Punkahs.—The Indian Government has ordered from 
Punkahs, Ltd., Lond. а, a large number of Baildon's mechanical 
punkahs for use in the Imperial Secretariat, Calcutta. It is expected 


that after the Delhi Du bar the same make of punkah will be ordered 
for the Indian barrack . 


Book Received. —“ The Glasgow and West of Scotland 


Technical College Апр 1al Report fer 1902.” Glasgow: The G. and 
W. of S. Technical College. 


New Concentric Lampholder,—We have received from 
Mr. D. R. Broadbent, of 5, Albert Street, S.W., samples of a novel 
and useful lampholder for concentric-wired systems. Owners of 
such systems labour under the disadvantage of having to use lamps 
with special concentric caps, to fit the concentric holders; by a 
siaiple addition to the ordinary bayonet-socket lampholder, Mr. 
Broadbent has rendered it available for use on conceutric systems, 
so that any ordinary bayonet lamp whatever can be used. The 
advantages of this improvement are obvious. 


ELECTRIC LIGHT AND POWER NOTES. 


Arbroath.—The B. of T. kis warned the T.C. that the 


prov. electric lighting order will be revoked unless active steps are 
taken to carry it out. 


Ashford (Kent),—The U.D.C. on October 14th held 
aspecial meeting to discuss the electric light question. It was 
reported that both Edmundson's Corporation and the General 
Electric Co. were quite prepared to accept the agreement drawn up 
by Mr. Medhurst, the Council's consulting electrical engineer, as 
amended, so as to protect the Council’s interests, by the clerk. It 
was eventually decided that the Council should endeavour to enter 
into a contract to insta) the electric light and generally proceed on 
the lines suggested by Mr. Medhurst. 


Belfast.— It is reported that in a short time the well- 
known shipbuilding firm of Harland & Wolff, of Belfast, will equip 
the whole of its works for operation by electric power, and that the 
order for the supply of the necessary electrical machinery bas been 
placed with the Lahmeyer Co., of Frankfort-on-the-Main. The 
Frankfurter Zeitung, which is the authority for the report, states 
that the electrical equipment will comprise two double-current 
generators, each of 2,360 H.P., and an alternator of 1,130 п.р. 


Bracebridge.—The Committee of Visitors of Brace- 
bridge Asylum has decided to engage an expert, to advise the 


Committee as to the cost of establishing electricity works at the 
Asylum. 


Bradtord.—Last week the chairman, Mr. J. P. Moor- 
house, and deputy-chairman, Mr. C. E. Dowson, laid memorial 
stones in connection with exteusions of the Valley Road electricity 
works. This station was designed in 1900 by Mr. R. A. Chattock, 
to meet and to forestall the rapidly increasing demand, and is to 
contain five generating sets of a total capacity of 10,000 н.р. One 
of these is nearly ready for running, and atecord is well forward. 
The ceremony above mentioned related to the second section of the 
works, which has been commenced; unfortunately, the city elec- 
trical engineer, Mr. R. A. Chattock, was unable to attend, through 
illness. The old station, which contaius plant of 7,500 н P., is loaded 
up to its full capaci'y. 

lucluded ia tbe Bill which the T.C. propo es to promote in the 
eusuing session of Parliament, are provisions to enable the Corpora- 
поп to cbarge for the provision of stand-by plant at the electricity 
works; to provide for electric motors on hire being privileged 
Írom distress ; aud to construct four additional lines of electric tram- 
ways. 


Bridgend.—Sanction has been received from the L. G. B. 
to borrow 46, 680 for electrical purposes. 


Bridzwater.—'Tle T.C. on October 16th decided to give 
its consent to a prov. order being granted by tbe B. of T. to the 
Bridgwater and District Electric Supply and Traction Co, Ltd, 


suthorising it to construct works, and to supply electricity within 
the borough. 7 


Brighton.—In view of the new generating station at 
Sou:hwick being on the south side of Shoreham Harbour, the com- 
mittee has had under consideration the proposal to construct a cast- 
iron tube 7 fl. in diameter under the harbour for the purpose of 
carrying the cables, and also as a means of access for the employés, 
instend of tueir using the ferry. It is proposed that а 10-ft. shaft 
be sunk on either side to a depth of 42 ft., and the bottoms con- 
nected wito а 7-ft. tuanel, spiral staircases being provided at each 
end; the estimated total cost is £6,000. The Council ordered that 
tne necessary bore holes be sunk to ascertain the nature of the soil to 
be ene uutered. 

At the meeting of the T.C. on October 16th, the recommendations 
to appiy for powers tu extend the area of aupply to 13 outlying 
parishes, and to improve the lighting of the Aquarium entrance, 
which were mentioned in the ELECTRICAL Review last week, were 
adopted. : 

The electrical exhibition being held in the Aquarium has been & 
great financial success, having been visited by no less thau 34,593 


people in the first 12 days. The Corporation has decided to 
continue it until to-morrow. 


Brussels.—The Lighting Committee of the Communal 
Council is about to consider a project for the erection of a new 
electrical power station for the purpose of lighting the town. For 


а city otberwise so modern, Brussels is fearfully behindhand in the 
lighting of its streets. 


Rulawayo.—The T.C. recently resolved that in view of 
the very heavy expenditure incurred by the Council by the present 
system of lighting the town with electricity, steps be taken forth- 
with to ascertain the cost of erecting the necetsary plant for the 
lighting of the town by the Council itself. 


Carditl.—4A dcputation representing the Lighting aud 
Electrical Committee had an interview with Sir W. T. Lewis last 
week in reference to the laying of mains on the property of the 
Cardiff s ilway Co., for the purpose of supplying electric light and 
qowersa to tenants of the company. The result of the interview, it is 
said. was uot favourable to the corporation. 


Cleethorpes.— The T.C. has resolved to exercise its 


powers of purchase over the generating station of the Grimsby 
Tramways Co. at Cleethorpes. 


Cromer.—The L.G.B. has sanctioned the borrowing by 
the U.D.C. of the sum of £25,000 for the purpose of electric lighting, 
to be repaid within a period of 25 years. 


Dartmouth.—Ten arc lamps have been placed in 
prominent positions at Dartmouth, from Victoria Road to New- 
comin Road. A trial will be made almost immediately, and should 
it prove successful the public lighting will at once commence. 
The arc lamps will be lit from dusk to 11.30, and then until dawn 
lights of 25 С.Р. each (two on each are standard) will te substituted. 


There are, in addition, 25 all-night glow lamps, and 90 to burn from 
dusk to 11.30. 


Failsworth.—The D.C. has adopted the draft deed of 


transfer of the Council's electric lighting order to the Corporation 
of Manchester. 


Falkirk.—It is estimated that this year’s public lighting 
willcost £1,550, which is an increase in view of the introduction of 
the electric light. There will be 35 electric street lamps, and each 
of these will ccst £16 10s. per annum. 

Batisfactory progress is being made with the electricity works, 


and it is anticipated that the supply will be ready early iu 
January. 
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Farnborough.—The B. of T. has written to the U.D.C. 

inting out that the Council has not supplied electricity to the 
district under the order granted in 1899, and asking for any 
observations the Council may desire to offer, as the Board has 
now to decide whether the order shall be any longer in force. 


Germany.—The utilisation of the water power of the 
Rhine in the vicinity of Mulhouse has been discussed for some 
years past, but the heavy cost of such an undertaking, has hitherto 
debarred its realisation. Such a project has, however, been 
prepared recently. It is calculated that 23,000 н.р. can be secured. 
The capital necessary for carrying out the requisite works is 
15,000,000 marks. The в.н.р. will be sold at 100 marks per annum 
at Mulhouse. 


Hanley.—The T.C. has adopted an alternative to the 
maximum demand system of charging for electric energy in tbe case 
of large consumers as follows:—For the first 3,000 unite in one 
quarter, 6d. per unit; for the second ditto 54d., for. the third 5d., 
for the fourth 44d., and for ary sdditioral quartity teyond 4,000 
units 4d. per unit. This proceeding completely stultifies the use of 
the maximum demand system. 

The T.C. bas decided to extend the electricity mains во 
as to connect the electric sub-station at the refuse destructor 
works with the electricity works, and to enable current for street 
and private lighting to be supplied to the adjoining district. 


Harrogate.—An inquiry into the application of the 
Corporation for power to borrow £46,000 for electricity works 
extensions was beld last week by Major C. E. Norton on behalf of 
the L.G.B. During the first two years the works involved a loss of 
£1,997, but the third year produced a surplus of £777 after payirg 
interest and sinking fund. In the following year the surplus was 
£1,046, and for the year ending March, 1902, £1,758. There was 
no opposition to the scheme. 


Hastings.—The T.C. on Friday last had before it a report 
from the Lighting Committee 1especting communications received 
from Dr. Kennedy, and from Mr. Leonard Andrews, the borough 
electrical engineer Dr. Kennedy had written some months ago to 
the Committee, pointing out that; there had been scarcely any 
occasion during recent years to refer matters to him, and suggesting 
that it might be thought unnecessary to burden the undertaking 
with his retaining fee. The borough electrical engineer had also 
written resigning his appointment, in order that he might devote 
his time to private practice, but int imating that Le would be willing, 
shonld the Council desire it, to continue to ad vit e upon matters of 
importance in connection with the electrical undertaking. Tbe 
Committee recommended that both Dr. Kennedy’s and Mr. 
Andrews's resigrations be accepted; that a resident electrical 
engineer, who shall devote the whole of his time to the duties of 
the office, be appointed at а salary of £300 per annum, to advance 
by yearly increments of £25 to a maximum salary of £500 rer 
annum, and that Mr. Andrews’s services be retained as consulting 
engineer at a fee of £100 per annum. It is prc pot ed that al] plans 
specifications, and estimates, &c, rhall te prepared by the new 
electrical engineer, and tbat these sbell be eubmitted to Mr. 
Andrews to report upcn. 16 is boped, by this means, to ensure 
continuity of the present practice. The cbairman of the Lighting 
Committee, Dr. C. H. Allfrey, in moving the adoption of the report, 
expressed regret that the private work Mr. Andrews bad ір band 
rendered it necessary for him to resign his present appointment. 
Reference was alto made to the progress that bad been made since 
Mr. Andrews went to Hastings nine years ago, when there were 
only 108 consumers on the books of the undertaking, and the gross 
profit on the year's working was lets than £250, though the station 
bad then been at work for 12 years. At the present time the 
undertaking can number 663 consumers, and it is estimated 
that the gross profit on the current year’s working will be consider- 
ably over £7,000. 

_ After considerable discussion, the recommendations of the Light- 
ing Committee, as set forth above, were carried. 


Honley.—There was scme opposition at the L.G.B. inquiry 
beld on October 15th into the application of tbe U.D.C. for а loan of 
44, 800 for electric lighting purposes. Out of a total of 2,400 8-0. P. lamps 
they wished to provide for, applications for 1,190 had been received, 
while for street ligbting 75 16-c.P. lamps were to be provided. The 
tystem adopted was overhead wires, 200 volts, direct current. It 
was hoped that the supply would be provided at 3d. per unit. 


Horley.—The Parish Council has received from Mr. 
R. C. Quin, of 13, Victoria Street, Westminster, an intimation that 
he and Mr. Marshall H. Bennett, of Horley, intend to apply at an 
early date for a prov. order to supply the parish. The promoters 
offer to light the town with 200 lamps for £2 5s. each, a saving of 
13s. per lamp on the price now paid for gas, and to supply erergy 
to consumers at 6d. or 7d. per unit. Ihe Council has decided to 
support the application for а piov. order. 


Hornsey.—At the meeting of the District Council on 
Monday, the Electricity Committee stated that having further con- 
sidered the report of Mr. Robert Hammond on a supplementary 
9 for electric lighting, it had been decided to withdraw the 


India.— An important letter from the Bengal Chamber of 
Commerce to the Bengal Government with reference to the Elec- 
tricity Pill, is commented on in the Tims of India for September 
24th. What the Chamber particularly insists on is that the growth 
of electrical undertakings at home bas been greatly retarded by 
restrictive and unnecessary legislation, and that it would be a great 


mistake to follow in India the lead of Great Britain. With refer- 
ence tothe amendments suggested in the text of the Bill, it would seem 
that they are offered as the outcome of an exhaustive inquiry carried 
out by a special sub-committee of the Chamber into the methods of 
Continental and American Governments, under whose direction the 
electrical industry bas made great strides. In one important par- 
ticular the committee of the Chamber is in opposition to the mem- 
bers who were appointed to report, for the Chamber does not 
recommend, as the report does, that the municipality should not 
have power to take over and work electrical undertakings. 


Launceston (Cornwal)).—The residents have decided 
to obtain a prov. order for lighting by electricity, which a company 
offers to undertake without ccst to the borough. 


Launceston (Tasmania).— The annual report of Mr. W. 
Corin, city electrical engineer, shows tbat the total.costs for the year 
1901 were £3,996, the total revenue 49,653, and the gross profit 
£5,657. After paying to interest on loans £3,465, and sinking fund 
£991, there remained a net surplus of £1,201. The accumulated 
deficit was thue reduced to £780, which has probably been wiped 
out by now. The capital expenditure to date aggregated £105,616, 
and the sinking fund to £5,476. The total capacity of the plant 
was 560 xw., and the maximum load 504 Kw., the load factor being 
17:30 per cent. There were 31,06 8-c P. lamps or equivalent con- 
nected, and the net output for the year was 764,187 units, at 6d. and 
3d. + 11s. per 8-c.P. lamp per annum, and 2d. to 1d. per unit for 
motors. The average price obtained was 2:52d. per unit for private 
lighting, 2:19d. per unit for public (arc) lighting; tbe works cost 
was 770d. per unit. The motors connected numbered 44, of 
1944 H. P.; the value cf fittings on hire was £5,188, and of motors on 
hire £1,319. The average price charged per B H.P. pet annum was 
only £5 2s. 11d. Thesale of energy for heating—mainly flat-irons 
—is rapidly increasing. There ів a great deal of interesting matter 
in Mr. Corin’s report. He isnow preparing for the installation of 
new plant on a polyphase system, and is reporting on the cost of 
an electric tramway scheme for Launceston. 


Leek.—The U.D.C.’s application for sanction to borrow 
£10,0CO for the purpcses of electric lighting has been sanctioned by 
the L.G.B. 


" Linthwaite.—The U. D. C. bas given the following terms 
upon which it will allow Huddersfield T.C. to supply energy witnin 
the district :—Consumers to be charged only 5 per cent. more than 
consumers at Huddersfield, with terms similar to those in the borough 
in respect to motive power or large consumers, and that if the 
profits handed over from tbe electricity undertaking to the borough 
fund shallexceed the amount represented by a charge of id. per 
unit supplied throvghout the whole area, a corresponding reduction 
shall be made to consumers within Linthwaite. 


London.—'lhe amount of electricity sold by the St. 
James’s and Pall Mall Electric Light Co. for the quarter ended 
Michaelmas, 1902, is 1,249,C57 units, estimated to produce £21,348, 
as against 1,040,417 unite, which produced £18,077. 

L.C.C.— The Council has granted an application from the 
Islin, ton Borough Council for sanction to the borrowing of £18,356, 
repayable in 42 years, on account of the installation of electric light 
within the borough. 

Bs пмохгвеү. — Upon the recommendation of the E.L. Committee, 
tre M B.C. has resolved to apply to the B. of T. for a prov. order 
authorising the Ccuncil to supply electricity in the parishes of St. 
Olave and St. Thomas and St. Jobn. ‘These parishes were added 
to Ber mondsey under the London Local Government Act. 

The Finance Ccmmittee reported having had under con- 
tideration an estimate of £4,185 tor the extension of arc lighting 
to nine streets. The annval сіазре for each arc lamp will be £20, 
and as the Lumber of lamps to be erected will be 55, with two 
incandetcent lights of 32 с.р. eacb, the total annual charge will be 
£1,100. The number of gas lamps displaced will be 82 ordinary 
flat-flame burners, 10 incand et cent burners, and six No. 4 Kern 
burners, the annual charge for which is £267 19s. The Committee 
recommended tbat the estimate of £4,185 be made a charge on 
capital works account.—The recommendation was adopted. 

The same Committee reported having had under consideration an 
estimate of £1,190 for the substitution of electric light for gas in 
13 eide streets. The number of gas standards to be converted ia $6. 
It is proposed to substitute for each gas lamp two electric lamps. 
The cost will be £384 а year (96 pairs of electric lamps at £4). 
The present cost of gas is £263 2s. 1044. The Committee recom- 
mended that the estimate of £1,190 be made a charge on capital 
works account.—This was also agreed to. 

Upon the reccmmendation of thesame Committee, an estimate of 
£405, for extending the distributing mains in 11 streets, was made a 
charge on the same account. 

It was reported that the number of equivalent 8-0.р. lamps 
applied for by private persons amounted to 9,500 to date. 

A letter was received from the secretary of the County of London 
and Brush Provincial Electric Lighting Co., Ltd., stating that the 
directors are nct disposed to make an offer to sell the Council 
dong undertaking under the St. Olave Electric Lighting Order, 

5906. 


Mansfield.—AÀt a meting of the T.C. on Friday, the 
Electricity Committee reported that it had decided upon a scheme 
submitted by the engineer for the public lighting of the town for 
one year. 


(Continued on page 708.) 
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THE NEW WORKS OF THE ВТН. CO. AT 
RUGBY. 


A FEW years ago we considered it our duty to bring any 
influence that we might possess to bear upon the minds of 
British manufacturers, to persuade them to strike out on 
more enterprising lines to meet the changing conditions 
of electrical industry. The reformation of existing manu- 
factories, the abandonment of out-of-date methods and 
tools and antiquated paraphernalia, and the discreet and 
reasonable extension of works were among the courses 
advocated. At that time the importation of foreign elec- 
trical machinery even for our“ home consumption "—not 
to speak of the attention which was being devoted to foreign 
countries by outside compoetitors—was becoming too large 
for those interested in the future of the British electrical 
industry to view it with equanimity. The business outlook 
—so far as mere volume of work was concerned— was 
becoming brighter and brighter, hence the necessity for a 
policy of wide-awakeness to be more energetically pursued 
than had sometimes been the case. 

It is to the credit of many works owners and managers 
that the advice tendered was adopted, and some instances of 
this kind have been recorded in these columns from time to 
time. One result of this more energetic action—and per- 
haps it was inevitable—was the pursuance of a new line of 
procedure on the part of firms 
anxious to be in the running 
for our trade, but whose works 
were situated outside the con- 
fines of these tight little 
islands, Nodoubt it was seen 
that the time was rapidly 


In casting about for а desirable site, various conditions 
had to be taken into consideration, such as the proximity to 
the centre of England, so that raw material could be pro- 
cured and the finished product shipped to the various parts 
of the kingdom at a minimum cost for transportation, 
rallway facilities, and nearness to the great, industrial centres. 
The establishment at Roses Wharf, Bankside, London, 
was of course inadequate to meet the new requirements, 
The site chosen lies north of the L, and N.-W. Railway 
station. and comprises some 254 acres, of which about 10 
acres are at present covered by roads and buildings, leaving 
room for further extensions. ' b 

Ground was broken on January 11th, 1900, and the 
erection of modern factory buildings began some six months 
thereafter. The total ground covered by buildings in square 
feet is 197,220, and the total floor space in square feet is 
206,230. The works consist of 14 substantial steel and 
brick buildings, and have been so planned that extensions 
can be readily added as required without interfering witli 
production. 

Taking into full account the class and variety of apparatus 
to be manufactured, the primary object all through the 
entire plant, both in arrangement of buildings and of 
machinery, has been to avoid the material being carried 
backwards and forwards for the different operations, and as 
far as practicable, to bring in the raw material from the 

warehouse direct at the first 
| point in the evolution of the 
finished product, passing it 
along from tool to tool in one 
| direction to suit the various 
Ed processes of machining, until it 
\ finally reaches the sections of 


approaching when greater 
preference would be shown 
toward machinery and plant of 
“ British manufacture," and 
the difficulties of continuing in 
the old way would be greatly 
increased, Generally speak- 
ing, there is very little dilter- 
ence between a works put down 
by a British manufacturer on 
British soil, and one which is 
laid outon British soil, employ- 
ing a majority of British 
labour, and with the assistance of British capital, but is really 
an offshoot of a foreign company. The designs and descriptions 
of the apparatus and machinery turned out may not be English, 
and much of the official headpiece may also be foreign, but 
we do not shut our eyes to the merits of inventions and 
designs because they are not the conceptions of Englishmen. 
The products of these works are fully entitled to hold 
honourable rank as ** British manufactures," and as such 
they will stand ‘a better chance than would otherwise be the 
case. Hence it is that the electrical fraternity, and we of 
the technical press, view with interest, and welcome cordially, 
the completion of the excellent new works which the British 
Thomson-Houston Co., Ltd., have erected at Rugby at a 
cost, we believe, of considerably over a quarter of a million 
sterling, money which, to a large extent, was furnished from 
English pockets. 

We had the pleasure of visiting these works on Monday 
last, in company with a few of our confrères on electrical 
tramway and other technical publications, and perhaps the 
first impression made upon our mind was the magnitude of 
the undertaking ; secondly, tlie up-to-duteness of the equip- 
ment ; and lastly, but by no means least in importance, the 
very considerate way in which the needs of the employés in 
regard to cleanliness, health, and general comfort have been 


attended to. A three-minutes’ drive from the station, with 


a dive through what is not, we suppose, one of Rugby’s 
most attractive features, brings one to the excellent set of 
red-brick buildings, the general arrangement of which may 
be gathered at once by a glance at the accompanying plan 
(fig. 1), and the bird's-eye view (fig. 2). The party was 
piloted through the various departments by Mr. Phipps, one 
of the works’ managers; Mr. Oechsner, the chief of the 
Publications Department; and other very genial and atten- 
tive officials, 


Ка. 1.—GENERaAL Pian OF B.T.H. Works at Rude nx. 


the shops where it will be 
assembled, tested and erected. 
The London and  North- 
Western and Midland Rail- 
ways have sidings running into 
the works, so that heavy raw 
material entering the grounds 
can be brought direct to the 
stores, receiving section- iron 
foundry and machine shop. 
Ntandard-zauge tracks ate also 
laid in the various buildings 
where the product is finished 
or stored, so that it can be loaded directly on to the tracks 
without re-hundling. | 

In addition to the above a narrow gauge railway connects 
all the buildings in various directions for the ready handling 
of different products in course of manufacture. 

The buildings are constructed of steel and bricks through- 
out, and are practically fireproof. ‘They are isolated to a 
certain extent, in order to avoid fire risks, and the serious 
inconvenience which has been found as a result of having all 
departments under one roof. On all buildings requiring the 
maximum of overhead light glass roofs have been erected, 
while large windows give ample side light. The artificial 
illumination is by means of incandescent electric lamps, and 
enclosed-arc reflector lamps. 

There are lavatories and washrooms of modern construc- 
tion for the accommodation of the workpeople in all the 
chief buildings, the washrooms being fitted with wash-troughs, 
over which are hung swinging arm taps to furnish a supply 
of clean water for rinsing purposes, Lockers for storing the 
operatives’ clothing are set between the rows of troughe, 
and are provided with separate keys, 

Hydrants, with fire hose and nozzle attached, are plenti- 
fully distributed through all the buildings, and, аз an auxiliary, 
those buildings containing combustible material are provided 
with au automatic sprinkler system, supported from the 
roofs. Asa further protection, the company has organised 
an efficient volunteer fire brigade. . 

The sources of water for all purposes are an artesian well, 


LL BITING, 
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, located near the power house, and the Rugby town supply. 


The water from the artesian well is used for boiler feed and 
partly for condensing, and the town supply for boiler feed 
and other purposes. 

For ease of reference and simplicity, all the buildings have 
been numtered thus :—No. 1, Timber Stores; No. 2, Incan- 
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deapent Lamp Department; No. 3, Iron and Brass Foundry; 
No, 4, Main Machine Shop; No. 5, General Stores and 


Fic. 3.—ELECTSICALLY-DBIVEN PLANER WITH MAGNETIC CLUTCH, 


Warehouse ; No. 6, Pattern Shop ; No. 7, Punch Press and 
Blacksmiths’ Shop; No. 8, Meter Department; No. 9, 


main bay, which later on is to be exclusively reserved for heavy 
castings, the extensions being used for lighter work. The 
cupolas are placed at the south end, so as to be near the raw 
material stores, thus avoiding unnecessary handling, and also 
to prevent difficulties when extensions to the buildings are 
required. The Whiting cupola at present in operation has a 
capacity of 4 to 5 tons per hour and the one in course of 
erection (Evans cupola) will have a capacity of 10 tons per 
hour. An electric motor-driven blower provides the blast for 
the small cupola, and a similar arrangement will be installed 
for the large one when completed. 

Opposite the cupola house on the south side, and along- 
side the standard gauge railway sidings, so as to readily 
receive the raw material with the minimum of handling, the 
storage sheds for sand and coke have been placed. The pig 
and scrap iron is stored in spaces along the railway siding 
where most convenient. A system of narrow-gauge tracks 
connects the various stores with the foundry proper and the 
core ovens, and also extends along the entire length of the 
building. 

The crane equipment of the foundry at present consists 
of one electrically-operated 30-ton travelling crane, with 


. 48 ft. span, having an auxiliary hoist of 2 tons capacity for 


general use. The crane has three motors, one for hoisting, one 
for longitudinal travel, and another for traversing. It is fitted 
with a “ cage” on one end, occupied by the operator, and in 
this cage are located the controller, switches, and resistances. 


Fic. 2.—GENEBAL VIEW OF THE RUGBY WoRKS. 


Power House; No. 10, Offices; No. 11, Gate House ; 
No. 12, Sand and Coke Sheds; No. 13, Exteusion of Stores, 
Warehouse, and Shipping Department; No. 
14, Oil and Paint Stores. 

We shall now proceed to refer to the 
equipment of a few of these departments. 

The incandescent lamp department 
measures 102 ft. 6 in. by 56 ft., and is 
arranged so as to be readily extended ; it is 
completely furnished with modern appliances 
for manufacturing the В.Т.Н. - Edison 
incandescent electric lamps. The process 
of manufacture of these lamps is a complex 
one, but is claimed to be so efficient as to 
preclude the possibility of defective lamps 
leaving the department. The lamps are 
rated by the English standard candle, 
the candle-power being measured whilst 
the lamp is rapidly rotating, 80 
88 to give the mean horizontal candle- 
power. 

The iron foundry consists of a 90-ft. by 
274-ft. building. There is one large bay, 
With a lean-to on the west and a wing 
41 ft. by 105 ft. of auxiliary departments on 
the east, In the lean-to are to be found 
the sand-mixing and core-making depart- 
ments, the core-drying ovens, &c. In the 
e wing are located the brass foundry and 
oe departments. Extensions to the foundry have been 
Planned to be eastward, such extensions to be duplicates of the 


The controller is of the B.T.H. Universal type, which, by 
the movement of a single lever, controls any two motions of 


Fig. 4.—24-rr. BORINd MILL. 


the crane simultaneously required. In the wing ranning to 
the east there are two 2-ton hand cranes, ae dus d 
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from there passing it in one direction from D 
tool to tool to be machined until it reaches RA 

, | that section of the bay where it is assembled 01 
: mE. UP and erected. Other parts of the apparatus, xd 
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Fic. 5 —TgsTING DEPARTMENT FOR SMALL MOTORS AND GENBRALOKS. 


The core ovens 
occupy a space in the 
lean-to at the side of 
the main bay, pro- 
vision having been 
made for two large 
and four small 
ovens, of which one 
large and two small 
ones, fired from the 
outside, are at present 
erected and in use. 
The core - making 
departments are con- 
veniently located in 
the east bay of the 
foundry in close 
proximity to the core 
ovens. There are in 
use in this depart- 
ment two Pridmore 
moulding machines 
for the moulding of 
controller backs, &c. 
The brass foundry is 
equipped with four 
crucible furnaces 


sunk level with the Fig. 6.—View or Commurator DEPARTMENT, 20-ft. planer, shown in 


floor, a small core oven and an overbead 
hand-travelling crane. Two Tabor pneu- 
matic moulding machines also in use here 
are kept constantly employed on small 
brass castings for controller and other work. 

The iron foundry is connected to the 
machine shop by means of a standard gauge 
railway track (besides the narrow gauge 
tracks mentioned previously), which enables 
bulky and heavy castings to be loaded on 
railway trucks and taken direct into the 
large bay of the machine shop adjoining. 

The machine shop consists of seven 
bays, the total dimensions of which are 
267 ft. x 265 ft., giving 70,700 sq. ft. of 
floor space. The constructional steel work 
in this building is of a very substantial 
character, due to the heavy travelling crane 
which is used in one of the bays. 

The primary object in the location of the 
machine sbop and the arrangement of the 
machinery wus to avoid, asfar as practicable, 
material being carried forward and backward 
for the different operations, and to bring 
the raw material, such as shafting, copper, 


- 
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&c., from the stores, and castings from the 


foundry to the south end of the building, 


— as. 
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such as armatures, spools, commutators and 
insulated parts are constructed in the north 
end of this building, and pass forward 
to meet the machined portions in the centre 
ready for assembling. All the machine tools, 
which are of the most modern and up-to- 
date English, American and Continental 
makes, are electrically driven (except the 
hydraulic and pneumatic tools), the large 
ones by individual direct-connected motors, 
and the smaller tools, conveniently grouped, 
by short lines of shafting. Particular 
attention has been given to the tools and jigs 
employed, by means of which absolutely 
accurate duplicates of any piece of 
apparatus can be produced. These special 
tools and jigs, while expensive as far as first 
cost is concerned, soon, owing to the great 
facility in reproducing exact counter-parts 
of material in use, pay for themselves. This 
system is used throughout the works, and 
80 slight is the differ- 
ence in. dimensions 
between two similar 
pieces of machined 
material as to be 
quite negligible. 
Bays A, B, C, D 
and E are devoted 
to work on iron and rim 
Steel, while Bays F dz 
and G are devoted T 
to brass work and 13 0 
switchboard as- “beh 
sembly. 
Bay “A,” for vg 
heavy machining 199 0 
and erecting of large nM 
apparatus, is equip- 
ped with a 40-ton 
overhead electric HN 
traveling crane of E 
66 ft. span, similar 
to the one in the 
foundry previously 
described. The south- 
west part of this bay 
contains an 84-ft. x 


ra 


Fic. 7.—ARMATURE WINDING DEPARTMENT. 
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in fig. 3, equipped with direct electric drive and B.T.H. 


magnetic clut^h, the latter of which permita the motor 


operating the planer to revolve continuously in one direction. 
There is also a large 24-ft. boring mill (see fig. 4) equipped 


» 
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Fic. 8.—MacHINES FOR OPERATING ON RAILWAY AND STATIONARY MOTOR FRAMES. 


with electric drive, one motor of which operates the table, 
another the housings, and a third the cross head to which 
the tools are attached. A large heavy lathe, having a 24-ft. 
bed, is located in the south-west corner of this bay, this 
machine being suitable for turning up large commutators 
and heavy shafts, in addition to other large general work. 
There are also in this bay a portable slotter, milling and 
boring machine, and port- 
able keyway - cutter and 
large radial drill, all fitted 
with electric drive. A 
large floor plate, at present 
24 ft. x 20 ft., but which 
can be increased to 50 ft. 
when necessary, is also 
located in this bay, and 
will be used in connection 
with the various portable 
machines referred to above. 
In the north end of Bay 
„A, as well as in Bays 
“В” and “C,” is located 
the testing department of 
the company (fig. 5). 

Bay " B" has two 5-ton 
three-motor electric over- 
head travelling ^ cranes, 
besides several pneumatic 
2-ton jib cranes. The 
north end is used for 
testing purposes, the centre 
for assembling and erecting 
tramway and stationary 
motors and small genera- 
tors; the southern portion 
Із temporarily vacant, but 
is ultimately to be equip- 
ped with moderately large 
tools for work of medium 
Weight. A system of 
Piping for portable pneu- 
matic hammers, chisels 
and drilling devices is also located in this bay. 

Вау “O” has the same sized crane and similar pneu- 
matic arrangements to those in “В,” with the addition, 
however, of a combination hydraulic and pneumatic press 
for special pressing and riveting of laminated pole-pieces, 


Ете. 9.—SwitcHBoaRD DEPARTMENT. 


&c. There are located in the south-west part of this bay 
planers, slab milling machines, radial drills, four-spindle 
railway motor boring mill, fitted with electric drive, and in 
the south-east part several smaller planers, horizontal: and 

7 | vertical slab millers, vertical 
and horizontal boring mills, 
which are used for various 
operations in connection 
with railway and stationary 
motor frames (fig. 8). Be- 
sides the above, thereare four 
special boring mills designed 
by the B.T.H. Co. for the 
purpose of accurately and 
automatically boring out 
axle and armature shaft 
receptacles for railway motor 
bearings, also for boring 
the seats on generators and 
motors for field magnets 
and pole-pieces. By the use 
of these special machines a 
vast amount of labour is 
saved on the part of the 
workmen in laying out 
their work, therefore in- 
creasing production and 
ensuring absolute accuracy 
in duplication. Most of 
the drives from the motor 
to the countershafting in 
this bay, as well as in the 
others, are by means of 
the Hans Renold silent chain drive. 

Bay “D” has only one 5-ton overhead electric one- 
motor travelling crane. In its southern section (see fig. 11) 
there are arranged in groups lathes, milling machines and 
small vertical turning and boring mills, all of which are 
used for work in connection with railway and stationary 
motors. The northern section of this bay is devoted to the 


manufacture of commutators, with benches for assembling 
them and hydraulic presses for pressing the commutators on 
the shaft, besides milling machines and lathes for milling the 
commutator slots and turning the same, A view of this 
section appears in fig. 6. 
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The assembling department at which the various parts of 
the motors, &c., arrive in the course of manufacture is 
located in the centre portions of Bays * B," ** C," and 
“D”; the smaller parts progress to Bay “D,” being 


reamers, mandrels, internal : and. external micrometer gauges 
for turning, boring, and general dimensioning, besides other 
special appliances designed by the B. T. H. Co. for the testing 
and inspection of machine work. Besides the above, there 


Fic. 10. — INTERIOR OF POWER HOUSE. 


there gssembled and sent to Bays “C” and B,“ where 
they meet the frames and heavier sections of the motors and 
generators, from whence they go to the testing department 
immediately adjoining. 

In the south-west section of Bay “ E“ are located a large 
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Fic. 11.—WatL Мотов Driving Group or SMALL MACHINES. 


number of lathes, centring machines, milling machines, 
bolt cutters and drill presses of various sizes. In the centre 
of this bay is located the tool room and tool store. The tool 
room is equipped with special chucks, solid and expanding 


are special measuring standards and limit gauges, by means 
of which the greatest accuracy is secured, and the proportion 
of error is limited to the least possible dimension. The 
testing and inspecting of apparatus in various stages of 
manufacture is an- important item with the company, and if 
not up to a high standard, it is rejected before passing to 
the completed stage. For a company doing the large variety 


of work that the B. T. H. does. a large number of special tools 


made up from time to time to suit particular lines of production 
in hand are required, and the tool room is fully equipped with 


tools designed aud invented by the company, the aim of the 


Fic, 12.—BaBcock BOILERS WITH Vicaks’ STOKERBS. 
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designers being to perfect simple yet effective devices for 
accurately reproducing the piece or part of a machine desired. 
A system of limiting the workman to a certain number of 
tools is in vogue in the tool room, by which he is 
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allowed to have only a certain. number of tools for use at 
one time. А . ; 

Bay *F" has one 5-ton síngle-motion overhead electric 
travelling cranes, and the southern section is equipped with 
lathes, screwing machines, drill presses and benches for 
necessary brass work for railway and stationary motors, con- 
trollers, switchboards, ` arc lamps, &c. The centre of the 
bay is equipped for the finishing, assembling and testing of 
tramway controllers, the northern end being. arranged for 
the production of controller cables and similar work. In 
the northern section are also located the winding depart- 

ents. | | 
P The south end of Bay “G” (see fig. 9) is arranged for 
the drilling and assembling of switchboards. 

In the northern sections of Bays E,“ “F” and “Q” 
are located the armature winding and insulating depart- 
ments (see fig. 7), where the coils are dipped, formed and 
taped, the armatures wound, and passed on to the commu- 
tator department for the. assembling of the commutators on 
to the shafts and for connection to thecoils. After the indi- 
vidual coils and completed armatures have been wound, they 
are put through a drying and impregnating process, by 
which the moisture is driven out and the coils impregnated 
with insulating compound, rendering them thoroughly 
moisture-proof. Each armature coil as well as magnet coil 
is carefully tested for insulation resistance before being 
assembled, which process is repeated after assembly, so that 
should there be any insulation faults in the coils they are dis- 
covered before the work has progressed very far on same. 
This department also contains special winding machines for 
winding field magnet coils of the latest form. Before wind- 
ing the armatures, each core is carefully balanced with the 
shaft before coils are placed in the slots, and also after the 
coils have been placed in position. The main object in 
locating the armature and field winding departments in the 
north end of the building was to avoid metallic substances 
or any foreign material which would tend to produce a sliort 
circuit coming in contact with the insulation, and to pre- 
serve the same in the highest possible state. 

Bay “ Н” is a lean-to connecting with the main building, 
in which the polishing, electro-plating, tin smithing and tool 
hardening sections are located. 

The testing department, of which we give a view in fig. 5, 
occupies the northern sections of Bays “ A," * B" and “О,” 
and is designed for accurate testing of all apparatus manu- 
factured by the company, such as alternating and direct- 
current generators, stationary tramway and induction motors, 
controllers, transformers, rotary converters, rheostats, arc 
lamps, switchboards, &c., besides all insulation used in pro- 
duction. 

There is also a special high potential testing section for 
delermining the value of the insulation of all materials used 
in the manufacture of the apparatus. This consists of high 
potential transformer, capable of generating up to 50,000 
Volts, together with elaborate device for analysing insulations 
under various degrees of heat and variable potentials. The 
arc lamps are tested on a specially designed rack, on which 
the proper current and the E.M.F., either direct or alter- 
hating, is supplied. While on this testing rack the lamps 
are operated as far as possible under service conditions. 
While under test the lamps are inspected by competent 
experts for any mechanical faults, gauges being supplied to 
the inspectors to facilitate this work. 

The storehouse and warehouse is served by several electric 


. Cranes, 


All the tools and machinery in the pattern shop (No. 6) 
аге operated by electric motors, which are placed on brackets 
overhead, so as to occupy the least possible space. The 
machinery consists of the most modern and up-to-date 
wood-working machinery, such as lathes, planers, circular 
saws, drills, &c. 

Building No. 7 is the punch press and blacksmiths’ shop, 
tLe southern section being occupied by the punching depart- 
ment, and fitted up with punch presses for stamping out 
armature sheets, pole-pieces and general sheet metal work. 
The punches are all electrically driven by motors placed on 
brackets overhead. The machines in this building range 
from 84-ton to 12-ton presses, The northern section is 
devoted to the blacksmiths’ shop, and at present contains 
three forges, hammer, drop press and cutting shears, all 


operated by electric motors placed overhead. There is also 


a large modern annealing furnace for annealing all classes of 


iron used for armature field magnets and transformer punch- 
ings, besides other work that requires annealing. The blast 
for the forge fires is produced by an electrically-driven blower, 
which also acts as an exhaust for the smoke and fumes rising 
from the forge fires. | 

The meter department (No. 8) is thoroughly equipped 
with apparatus and instruments of precision for testing O. K. 
and Thomson recording wattmeters, besides containing 
separate and well-equipped up-to-date chemical and elec- 
trical laboratories. 

On receipt of Thomson or O.K. meters from the factory 
they are erected on specially constructed stands, and each 
meter is examined ; on the examination proving satisfactory a 
high-potential insulation test is made between the windings 
and frame; this proving satisfactory, a current is passed 
through the field winding and measured by means of a 
sfendurd Thomson inclined-coil wattmeter, which is 
periodically checked against a Kelvin standard composite 
balance; the volts applied to the pressure circuit of the 
meter are measured by means of a standard Weston volt- 
meter. A number of revolutions of the dise are timed 
against a stop watch which is constantly checked against а 
chronometer, and the meter adjusted till the watts applied 
agree with the watts registered bv the dial. When each 
meter is reading accurately a certificate of test is written 
out and placed inside of same. The covers are enamelled, 
and then stored in an oven specially constructed for the 
purpose. Опе of the operations controled by the 
laboratories is the admixture of pig irons to produce sound 
castings of high permeability for construction of motors and 
dynamos, 

Arrangements are made so that with each casting there is 
cast to same a test piece. The test pieces sre afterwards 
detached from the castings, turned down, and tested in the 
electrical laboratory to ascertain, before the casting passes 
into the machine shop, whether its magnetic quality is up to 
the high standard demanded. The wrought-iron and mild 
steel used for armature stampings are investigated as to their 
permeability, hysteresis loss, ageing, &c. In the casting of 
copper, bronze, gun-metal and brass, experiment goes hand- 
in-hand with practice, resulting in souud castings, possessing 
high tensile strength, uniformity of colour, and high con- 
ductivity where needed. In the selection of other alloys, 
such as bearing metals and anti-friction alloys, particular 
attention is paid to their coefficients of friction, hardness, and 
chemical composition. Another important item dealt with 
i8 that of varnishes, japans, &c., used for insulating purposes. 
These are submitted to rigorous tests for insulation and 
chemical purity. The purity and efficiency of lubricating 
oils and greases also receive attention. The very interesting 
aud little-known subject of metal colouring is similarly 
studied, and the discoveries are applied in the dipping and plat- 
ing departments. The work of the laboratories is not solely that 
of testing the qualities of the materials used in the works, 
for the microstructure of iron, steel and alloys, is being 
vigorously pursued in relation to the electrical properties 
of these materials and the facts discovered are tabulated and 
applied in the works. 

The power house is shown in our figs. 10 and 12. It is 
110 ft. x 110 ft., and is divided into engine room and 
boiler room, There are three steam generators, two of which, 
of 200 Kw. capacity each, supply continuous current at 550 
volts. They are coupled direct to horizontal tandem 
compound Corliss type engines. The engines, made by 
Messrs. Cole, Marchent & Morley, are each capable of giving 
a normal output of 320 r.H.P. when running at 120 revolu- 
tions per minute, 150 lbs. steam pressure, - | | 

The small set is a 100-Kw. 550-volt continuous-current 
generator, coupled direct to a Browett-Lindley horizontal 
tandem compound engine running at 225 revolutions per 
minute. The condensing plant is of the Wheeler Condenser 
Co. s Admiralty” type, with 1,200 sq. ft. of cooling 
surface, mounted on combined steam-driven air and circu- 
lating pumps. The condensing water is taken from a 
cooling pond and artesian well. The boiler house contains 
two Babcock boilers, fitted with superheaters, aiso Vicars’ 
stokers, driven through worm gearing;by a 5-н.р. motor 
running at 675 revolutions per minute, A third boiler is to 
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be immediately installed. The economiser contains 320 
pipes of the Clay Cross Co.'s make, the scraper gear being 
driven by an electric motor. The boiler feed pumps are two 
in number, one by Pearn & Co. of the three-throw vertical 
type, driven by a 15-н.р. motor running at 840 revo- 
lutions per minute, and the second by the Blake- 
Knowles Co., of the single-ram horizontal direct-acting type. 
There are also two vertical three-throw lifting pumps by 
Pearn & Co., cach geared to а 5-H.P. motor running at 
1,200 rpm. The water is treated by Tyack's water 
softening process before passing into the boilers. All the 
main steam and feed piping is made of lap-welded steel, and 
ig erected on the ring system. In the pump room there 
is also an air compressor, driven by a 60-n.1.P. motor run- 
ning at 550 r. pm. This compressor is for supplying air at 
a pressure of 75 lbs. per sy. in. to the pneumatic tools in 
the works. | 

Coal is conveyed direct into the boiler house, and the ashesare 
brought out by means of an elevator, and emptied into trucks. 

A balancer set, consisting of two small generators, 
is installed in the station for the automatic adjustraent of 
the three-wire lighting circuits. The switchboard is designed 
for the control of the three generators and balancer set, and 
of the output of the same for lighting and power. 

It is provided with a duplicate set of bus-bars, 80 that the 
circuit to the testing. department, may be run independently 
of the other circuits on either of the generators, this pro- 
vision being made so tbat the other circuits may be free 
from disturbance due to short circuits in the testing depart- 
ment. The lighting circuits are run off the three-wire 
system, and the circuit-breakers protecting the two outer 
conductors are electrically interlocked, so that it shall be im- 
possible for the full voltage to be thrown on the lamps on 
either side in the cvent of a short on one side of the middle 
wire. The board is equipped throughout with standard 
B. T. II. magnetic blow-out circuit-breakers, quick-break 
switches, &c., and with switchboard instruments of the latest 
B.T.H. pattern, the astatic type. The board is constructed 
of blue Vermont marble, giving a very handsome appearance 
by artificial light. 

rhroughont the works the clocks are electrically operated 
on the synchronome principle. The hours for the operatives 
are on Mondays from 7.30 a.m. to 5.45 p.m., with an in- 
terval for dinner cach day from 12.15 to 1.15; on other 
days the hours are 7.15 to 5.45, with the exception of Satur- 
days, when work ceases at 12 noon, making the total number 
of working hours per week 52. 

Building No. 12 has galleries which will be used for light 
manufacturing purposes, the west side exclusively for 
making up insulatioug, the winding, forming, mounting and 
assembling of moderate size, and small armature coils, small 
magnet coils, fan motor wirding, arc lamp winding and 
small transformer winding. The east gallery is designed 
for the machining and assembling of arc lamps, fan 
motors, small switches, circuit-breakers, and other sup- 
plies. The lower floor is used for the storage of finished 
apparatus, for box making, und as a sbipping depart- 
ment, and has а luading platform from which goods can be 
directly transferred to railway trucks standing on the main 
works tracks or runuipg through the central bay of the build- 
ing, the loading of larger pieces of machinery being facilitated 
by the large crane previously mentioned as running through 
the centre of this and Building No. 5. 
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ELECTRIC LIGHT AND POWER NOTES. 


(Continued from page 701.) 


Northampton.—The T.C. on Friday decided to com- 


mence the erection of an electricity station at once. The cost of 
building is estimated at £12,000. 


Nottingham.—Col. Hepper held an inquiry on Tuesday 
regarding an application by the City Council for sanction to borrow 
£35,500 for purposes of electric lighting. The city accountant 
informed the inspector that the assessable value of Nottingham waa 
now £940,217, the outstanding loans under the Sanitary and Public 


Health Acts £1,113,463, and the population about 240,000. The 
town clerk explained that the application was to borrow two sums 
of £15,500 and £20,000, which had been authorised by the City 
Council for electricity purposes. The first was for a station at the 
Eastcroft, where the Corporation was now adopting new destructors. 
Mr. H. Talbot, city electrical engineer, said there were now 
2,060 consumers, including power aud light. The £10,000 which 
was borrowed in the early part of this year had already been spent 
in the laying of mains, &c. 


Portslade.—The U.D.C. on October 15th discussed the 
proposal of Brighton Corporation to obtain powers to supply 
energy to Portslade and other places outside the borough. It was 
decided to ask Brighton T.C. to state the terms and conditions 
under which they would be prepared to supply electricity to the 
town. 


Redditch.—At a meeting of the U.D.C. to consider the 
estimates for the coming half-year, it was stated that the muni- 
cipal electric lighting undertaking caused a heavy annual loss, 
amounting to £1,000 or £2,420, according to different speakers. 


Rowley. — The Midland Electric Corporation has 
given notice to the U.D.C. that the Corporation is prepared to 
supply the Council's district with electricity from the sub-station 
at Old Hill. | 


Slough.—The U.D.C. has decided to transfer its E. I. 
prov. order o the Slough and Datchet Electric Supply Co., Ltd., 
subject to the consent of the B. of T. | | 


Spain.—The Spanish Minister of Agriculture and Industry 
has issued the following statistics on the subject of electrical inetal- 
lations in Spain:—In the year 1901 there were in the kingdom 
859 electric power stations, 648 of which were for public service and 
211 for private use. The total number of incandescent lamps in 
use for public purposes reached 87,112, and 1,470 arc lamps. For 
private use there are in service 1,237,€36 incandescent lamps, aad 
2.819 arc lamps. The price of electrical energy in Spain is 5 pesetas 
per month per lamp of 10 c.P. € entral power stations operated by 
waterfalls reduce this price to 1°75 pesetas. In large towns the 
price reaches sometimes 1 peseta the Kw.-hour, but at Alzola it falls 
ав low as 27 peseta, which is the lowest rate in the kingdom. 


Sudbury.—The E.L. Committee reporting on the offers 
received for taking over the electric lighting prov. order, recom- 
mended that of Mr. Adrian Collins, of 61, Old Broad Street, 
London. The main points were:—If the Corporation lease the 
order to a substantial company, Mr. Collins will undertake to 
satisfy the Corporation that the proposed work will be carried out 
in an entirely satisfactory manner, and that the company will be 
able effectually to perform its obligations fora period of at least 
20 years, at the end of which period the Corporation will have the 
right of acquiring the undertaking at its valuation as a going concern. 
The value of the goodwill is to be settled by an arbitrator, but no sum 
to be included for compulsory purchase. On completing the contract 
with the Corporation, Mr. Collins offers, in lieu of £1,000 cash pay- 
ment, to pay the Corporation £300 by way of premium, 
£30 per annum for the first period of 10 years, and £100 
per annum for the second period of ten years by way of 
lease. Such sums are not to be repaid by the Corporation. 
The Corporation is to grant a concession for public lighting, as soon 
as the existing contract with the gas company ceases, fora period 
of five years, at a charge of 42 per lamp per annum, the burning 
hours being set out as 1,500 each lamp per annum. Mr. Collins 
agrees to use Nernst lamps, «qual to from 30 to 40 ср. The Corpora- 
tion also agrees to take a supply of energy for all public rooms 
aad offices. The charges for energy shall not exceed 7d. per uni 
for lighting and 3d. per unit for motive power. The Committee 
unapimously recommended that a provisional contract be entered 
into between the Corporation aud Mr. Collins, and that Mr. 
Hawtayne be instructed to have this prepared. The report was 
adopted without discussion. 


Swansea.—The Council bas proposed that in this dis- 
trict motors be stocked and let on hire. Messrs. Horsfall's tender 
bas been accepted at £9,500 for a dust destructor. 


Switzerland.—The Oerlikon Co. proposes to establish at 
Ifoflikon a hydro-electric station of 60,000 HP. It is intended to 
close by means of dams the Tinsiedeln Valley, and to there form а 
Jake 12 km. square, supplying the necessary water by means of the 
Reinchenback and the Trossback. The concession has been obtained 
gratuitously from the State, with the reservation that the latter has 
the option of purchase within a period of 100 years. The cost of 
the undertaking is estimated at 40 million france, the greater part of 
which is already in the hands of the promoters. 


Teddington.—The U.D.C. has received offers for leasing 
its electric lighting order from Mesers. Crompton & Co. and the 
Twickenham and Teddington Electric Supply Co., Ltd. Mr. 
Edgcome, electrical engineer, has been engaged at a fee of £5 5s., to 
report on the offers, and to advise the Council on various matters. 


Teignmouth.—The U.D.C. bas practically completed 
arrangements with Messrs. Crompton & Co. for the transfer of the 
prov. order, and the B. of T. has postponed the revocation of the 
order for 12 months. 


Tunbridge Wells.— Last week a L. G. B. inquiry was 
held by Colonel A. J. Hepper, R. E., in respect of the Соза 8 
application for a loan of £10,000, needed in consequence of the 
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increased development of the electric light system. There waa no 
opposition, The chief items included in the estimates were:— 
Condenser and foundations, £1,421 ; cooling tower, £1,200; cables, 
mains, &. £2,764 ; 200 meters, £1,000; services and lamps, £500; 
feed pumps, 4 200; buildiog3, £633; boilers, £170; and several 
lesser amounts. The borough electrical engineer, Mr. H. Boot, 
explained the positions of the works and the nature of the 
additions. 

Wigan.—4A new building for the purposes of the Mining 
and Technical College is being erected at Wigan, at a cost (including 
equipment) of 450, 00. А bazaar and exhibition held last week 
resulted in £5,650— nearly the fall amount that was required to open 
it free of debt—being handed over to the committee. The elec- 
trical part of the exhibition, illustrative mainly of the uses to which 
electricity can be applied in mining, was singularly interesting. 
Мапу of the best known makers of mashinery and appliances in 
Lancashire were amongst the exhibitors. 


Yarmouth,—The T.C. has resolved, on the recommenda- 
tion of the consulting engineers, Messrs. Preece & Cardew, to 
apply for leave to borrow £16,500 for extensions of the electricity 
works and mains. The estimates are as follows :—Boilers, £2,200 ; 
economisers, £1,000; 300-&w. set, £3,000; switchboard, £500; 
maios and sub-stations, £3,800 ; buildings, £4,500; engineering, &c. 
£1,450. 


ELECTRIC TRACTION NOTES. 


Bingley.—The U. D.C. on Mouday decided to apply to 


the B. of T. for a tramways order. 


Birkdale. —The difficulties between the L. and Y. Rail- 
way Co. and th: British Electric Traction Co. in connection with 
the level crossing at Aughtou Road are now removed. 


Bournemouth.—The tramline between Lansdown and 
Boscombe, vid Holdenhurst aud Ashley Roads, is now complete, aud 
on October 8th the first car, containing several members of the 
Tramways Committee and officials, ran over this important section 
uf the tramway system. Everything was found to be in good order, 
and as 8000 ав the Board of Trade iuspe:tion has been made, it is 
inteuded to commence the public service on the line, which provides 
a direct means of communication between the Central Station, 
Bournemouth, and Boscombe. 


Brichton,—At a Council meeting of the 16th, a special 
report was presented by the Tramways Committee respecting a 
tramline becween the existing terminus in Dyke Road at the 
Seven Dials and the sea. After consideriug a report by Mr. 
Kincaid on the matter, the Committee came to the conclusion that 
the route adopted should be by way of Vernon Terrace, De tmark 
Terrace aud Montpelier Road to the Front. In the eveat of lines 
being laid by the Hove Corporation in Western Road, Hove, it 
would also be necessary to lay a line between Montpelier Road and 
the western bouudary. Tne Committee recommended that the 
town clerk be instructed to include these new routes in tbe proposed 
Bill, aud also to obtain the necessary powers to widen the street 
in various places where rendered necessary. The Council passed 
the proceedings after a lengthy discussion. 


Beussels.—The transformation of the various lines 
hitherto worked by animal traction is proceeding rapidly. Tae 
eutire line from Brussels-Midi to Forest will be run electrically 
from November 4th next, aud will be worked on the overhead 
system. It was hoped that the new electric lines of the central 
boulevards would have been ia working order before this, but it 
Appears that the present existing power stations of the company 
cannot meet the extra tax ou the supply of current, and the new 
power station ia the Rue de Birmingnam will not be ready for some 
months yet. ‘Tne station iu question has just been roofed, and at 
the present momeut the coal buukers are being installed, and the 
machinery foundations are being laid down. 


Dudiey.—At a special meeting of the T.C. last weck a 
resolution was carried instructing the town clerk to take steps to 
complete the purchase of the tramways within the borough under 
an agreemeut with the Britis» Electric Traction Co made before 
the Board of Trade in 1898. It was explained that the Couucil had 
no option but to take over the lines as agreed upon and lease them 
to the Traction Co. for 21 years. 


E¢ham,—Mr. S. Sellon, engincer to the promoters of the 
Staiues aud Eyham electric tramways, attended the meeting of the 
U.D.C. on October 14th, and asked for the Council's assent to the 
lutroduction of a Bill during the present session of Parliament. 
Before taking suy action in the matter, it was decided to ascertain 
whether the London United Tramways Co. intended to extend ite 
lines from Staines w Egham. 


Glasgow.—The extension to Yoker is now complete, 
and will be opened furmaliy in a few days. 

Lancing.—Worthing T.C. has asked the Parish Council 
not to commit itself to any other scheme of electric tramways until 


it bas received the details of the Corporation’s scheme. When the 
matter was cousidered on October 17th, it waa stated that the 


. Council had already committed itself to the scheme of the B.E.T. 


м к under the circumstances no action was taken in the 
matter, 


Hamilton, N. BB. — The tramway company, who are at 
present laying down lines from Wishaw to Motherwell, Hamilton 
and Blantyre, have intimated that they iatend applying for 
a provisional order for a new liae to Larkhall aad the surroundiug 
districts. 


Mebbarn,—The U. D.C. has asked the Northern Couaties 
Electricity Supply Co. to meet the Couacil, to discuss the qaestion 
of providing electric гав) ог the district. 


Hotlingbourne.—The Kent Power Co., Ltd., has asked 
the R. D.C. to sanction a scheme of electric tramways through the 
district from Chatham to Maidstone. Tte Council is prepared to 
give favourable consideration to a scheme. 


Hove.—Very considerable opposition continues to be 
raised against the Corporation promoting a Tramway Bill this 
Bussioa. А very strong Ratepayers’ Defeuce Committee,has been 
formed Circulars have been sent out to all the ratepayers, and 
over 1,000 have been returned, the majority of which ioppose the 
introduction of tramways altogether. 


IIuddersfield.— The Council has decided not to proceed 
with the proposed extension to Newsome, a district within the 
borough, on accouut of the expease which would be entailed other 
than the cost of the actual construction of the line. 


Ilford.—The Tramways Committee has recommended 
the U.D.C. to apply to the B. of T. for a prov. order for the con- 
struction of four additional lines of electric tram ways. 


Liverpool.—The final meeting of the Tramways Com- 
mittee was held last week, Councillor S. W. Higginbottom, M.P., pre- 
siding. In the gourse of a statement on the working of the tram- 
ways during the year, the chairman said that during the nine . 
mouths of the present year ending September 30th, there had been 
an increase of 9 per cent. in the passenger trattiv. Takiag the 
figures for the corresponding nine months of 1897, the last year of 
the company's control, the increase had beea:—Passeugers, from 
29,000,000 to 82,000,000; mileage, from 4,500,000 to 9, 000, O00; revenue, 
from £219,000 to £330,000. The average 14. stage was now 2! miles 
in length. The Old Swan route had been extended to Knotty Ash 
the Garston Tramways had been taken over and equipped, and 
through communication had been provided from Garston to Sea- 
forth, vid the centre of the city and the Pierhead, covering a route 
104 miles in length. The total cars in the eervice hal been in- 
creased from 365 to 400 for ordinary requirements. These cars raa 
each day 7,394 trips. The traffic commences at 4.30 am. and 
finishes at 12.30 am. The system was only closed four hours out 
of the 24, and in this period most of the cars have to be cleaned and 
the testing and maintenance of the overhead equipment attended 
to. Tne ettitiency of the system was being continually improved, 
as was evidenced by the number of emergency calis in the nine 
months compared with the same period in 19J1, being —19U1, 1,574; 
1902, 360, a decrease of 54 per ceut. The car failures during the 
period had decreased by 29 per cent. The fatal cases declined from 
eight in 1901 to 5 in 1902. The Committee had given very carefui 
consideration to the question of providing more comfortable ac- 
commodation for outside passengers in inclement weather, and 
the general manager had succeeded in perfecting a type of cover 
which afforded great protection in wet and cold weacher; it had 
been found possible for 40 cara to be placed in the service in the 
present yeur. Judging by the average car-mile earnings, it was 
clear that the greatest possible accommodation was provided con- 
sisteat with the careful administration of the undertaking. 


Oldham.—On Thursday last week the new electric tram- 
way sections from Huddersfield Road to Mosr-ide (14 miles), aad 
from the borough boundary along Uhaddertuou Road, Barker Street, 
and Henshaw Street (7 furlougs), were inspected by Major Druitt, 
of the B. of T., who gave his provisional sanction to the running of 
the cars as early as the Tramways Comunittee desired. 


L. & Y. Railway Electrification.— he following 
important statement appeared in yesterday's Financial Times: — 
“Tne directors of the Lancashire and Yorkshire Railway decided 
at their meeting on Wednesday to electrify their Liverpool and 
Southport Railway, which is about 184 miles loug, and which 
carries a very large residential trattic. All the detail plans for this 
work have received careful consideration during the past 12 months, 
aud the various experiments which have been tried at the Horwich 
works have resulted in decisions upon important pviuts of operating, 
thus enabling the work to be put in hand at once. It is anticipated 
that if the contractors, who have already been selected to manu- 
facture such portions of the plant as the railway company will not 
construct at its own works, can deliver early enough, the trains will 
be running in nine months. If this be done, the Liverpool and 
Southport line will be the first main line to be converted to the new 
system in this country." 


Rowley Regis.—The U.D.C. on Monday decided, in 
conjunction with Quarry Bank and Brierley Hill Councils, to apply 
for power to construct electric tramways from Halesowen Road, 
Old Hill, to Halesowen boundary, from Blackheath through Rowley 
to the Dudley boundary, and from Blackheatn to Gorsty Hill. Mr. 
R. P. Wilson was appointed engineer to the scheme. 


Spain.— The Zaragoza Tramways Co. has been authorised 
to convert three of the horse tramways in tbe town of Zaragoza 
into electric lines. 


Wellingborough.—A U. D.C. Committee has been 
appointed to consider the electric tramway question. 
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Suansea.— The Dolter Electric Traction Co. has invited 
the members of the Tramways Committee “ and any other members 
of the Council who may take a special interest in electric traction,” 
to visit Paris (free railway and hotel expenses) to inspect the Dolter 
eurface contact system at work there. When the matter came before 
the Electric Lighting Committee last week it was jocularly 
moved ” that the letter lie on the table. Some discussion followed 
as to whether it was intended to regard “the invitation in a serious 
light, or as an attempt to get at the Corporation.” One speaker 
remarked that if be thought it was made in any other Шапа 
business way he should treat it with scorn.” Mr. Solomon moved 
that the consideration of the letter be adjourned until the Committee 
had received a report from the sub-committee as tothe workiug of 
the Dolter system. Mr. Tutton poir.ted out that the sub-committee 
could not report till they had visited Paris and seen the system at 
work. He moved an amendment that the letter be referred to the 
whole Council, inasmuch as it now affected not the Committee only 
but the wnole Council. Mr. D. Davies seconded, and after further 
discussion the motion was carried. It will be remembered that the 
Kingsland mechanical surface contact system has recently been fully 
considered by the Swansea Committee ; in fact, we were under the 
impression that it had been practically adopted. 


Switzerland.—The Oerlikon Co. has contracted with 
the Swiss State Railway authorities to experimentally convert the 
railway between Seebach and Wetting, a distance of 20 kilometres, 
into an electric line on the Oerlikon single- phase system. 


Willenhall.—There has been a number of trial trips on 
the new electric tramways corstructed by the British Electric 
Traction Co. from Willenhall to Darlaston, aud from the former 
place to Dean's Road, the boundary of Wolverhampton. On Friday 
last week representatives of the various local authorities through 
whose districts the lines run were invited by the company to an 
inspection and a trip, and everything passed off sa‘isfactorily. The 
lines now only await the inspection by the Board of "l'rade prior to 
being opened for tratlic. 


TELEGRAPH AND TELEPHONE NOTES. 


Aberdeen Telephones. — The Town Council has 
decided to watch the results ia other towns before deciding whether 
to proceed with a municipal scheme. 


Cable-Laying P'erils.— The cable steamer Version 
secured the St. Lucia end of the St. Vincent cable on September 
21st, four and а half miles from the Soufricre volcano, on the island 
of St. Vincent, and bad just tinished buoyir.g it, when there was a 
violent eruption of the volcano without the slightest warning. 
The steamer thereupon headed away from the laud, followed by 
dente clouds cf smoke. We read in tle Electrical World that she 
had a narrow escape, and it is cousidered inadvisable for her to 
engage in further operations there, especially as the cable was 
found to be greatly mangled. The .Vewinyten was to proceed to St. 
Thomas for a cable to complete the repair of the St. Lucia — Grenada 
section. 


Cape to Cairo Telegraph.—Reuter’s representative at 
Cape Town says that according to advices received from British 
Central Africa, the construction of the Cape to “ airo telegraph line 
has reacbed Ujiji, and has been transferred by the Trans- 
Continental Telegraph Co. to the Tanganyika concession. 


German-Danish Telephone, —À telephone cable is at 
present beirg laid between Berlin, Hamburg, and Copenhagen, and 
will, it is anticipated, be ccmpleted in the course of a couple of 


weeks. It is proposed later on to connect the line with Brussels 
and Paris. 


Pacitic Cable,—Heuter's correspondent at Wellington 
reports Sir J. G. Ward, the Acting Premier, as confirming the 
report that the plan of the New Zealand Government for a cable 
between Honolulu and Fanning Island is practically accepted. 

The Pacific Cable Boards state that the long section of the Pacific 
Cable between Vancouver and Fanning Islands has been successfully 
laid, and that the cable is now in working order between the stations 
on these two islands. The Anglia is now proceeding to lay the 
remaining section of the cable between Fanning and Fiji. The 
Board trusts that the cable will be open to the public before the close 
of the year. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Aston Manor. — October 31st. Condensers for elec- 
tricity works. See Official Notices" October 10th. 


Batley.— October 28tb. Cooling tower and tank for the 
electricity works. See Official Notices October 10th. 


Bristol. November 14th. Aro cables. See “ Official 
Notices " to-day. 


Burton-upon-Trent.—November 5th. Overhead equip- 
ment for tramways. See “ Official Notices " October 17th. 


Copenhagen.— November 17th. Two djnamos, switch- 
board, &c. See Official Notices October 17th. 


Dartford. — November 12th. 


House wiring. See 
* Official Notices " to-day. 


Dumbarton.—The U.D.C. wants proposals for the 
carrying out of its order. See “Official Notices" to-day. 


Franee.—January lst, 1903. M. Bret, Prefect of the 
department of Calvados, France, invites propositions for the con- 
struction of an electric tramway between Trouville and Hontleur, 
for passengers, parcels and goods. Length, 16 kilometres. 


Halifax.—November 20th. 750-Kw. steam dynamo 
with condenser. See Official Notices " tc-day. 


Hammersmith.— October 24th. Electricity ^ meters, 
See “Official Notices ” October 17th. 

Hornsey.—October 27th. The Council wants tenders 
for the fitting up of an electric light installation in its 
electricity works. Specifications, &c., from Mr. Robert Hammond, 
consulting engineer, 64, Victoria Street, S. W. Deposit, £1. 


Mausfield.—October 31st. Electric wiring of the Town 
Hall. Specifications from Mr. Hewlett at the electricity works. 


Newcastle-upon-Tyne. — November Rih. A triple- 
expansion direct-coupled 3,000-H.P. engine for the Corporation 
tramways station. Mr. A. E. Le Rossignol, general manager and 


engineer. Deposit for specifications, £3 38. See Otticial Notices” 
October 17th. 


Paris.—October 27th. Competition for supply and 


installation of motors, pumps and generators for water-works. 
—Apply Hotel de Ville, Paria. 


Santiago de Cuba.— November 15th. The Municipality 


of Santiago de Cuba is open to receive offers for installing an electric 
lighting system in the town. 


Shanghai.—October 30th. (а) Two 500-K W. steam 


alternators ; (b) switchboards; (c) two condensers and pumps. See 
„Official Notices“ September 12th. 


Southampton.— November 1xth. (1) Car bodies; (2) 
electrical equipment and trucks. See Official Notices“ to-day. 


Spain.—November 8th. The municipal authorities of 
Tarrega (Catalonia province) are inviting tenders until November 
sth for the concession for the electric lighting of the town during a 
period of 15 years. Particulars may be obtained from, and tenders 
are to be sent to, El Secretario del Ayuntamiento de Tarrega 
(Catalonia). 

St, Petersburg.— November Ist (14th) The T.C. 
iuvites tenders for the reconstruction of the three town tramway 
lines, hitherto worked by horse traction, with electrical power, and 
the construction of an electric station. The terms of the tender, 
also application forms with particulars, will be sent free at 
once either by post or wire. The last date for the productiou 
of projects and offers is as above, and applications should be 
addressed : Stadt Amt, St. Petersburg, Russia. 


Sunderland.— November 28tb. Steam dynamo, thiee- 


phase motor-generators and transformers, and switchboards. See 
„Official Notices October 17th. 


Swindon.— October 29th. 


Electricity meters. See 
“ Official Notices October 17th. 


Tien- Tsin. — November 30th. The Municipal 
Secretary at Tien-Tsin is calling for proposals for the lighting of 


T concessions by electricity. Bee this column for August 
5th. 


— — ш. 


CLOSED. 


France.—The French Post and "Telegraph Authorities in 
Paris have just given out rome large contracts for copper wire as 
follows:—La Compagnie Francaise des Métaux, Paris, 50 tons, 
24 mm. diameter, at 1,6794 fr. per ton; 50 tons ditto, at 1,675 fr.; 
50 tons ditto, at 1,670 fr.; 50 tons, 3 mm. diameter, at 1,6544 fr.; 
СО tons ditto, at 1,630 fr. Les Tretileries du Havre, Paris, 50 tons, 
2$ mm. diameter, at 1,657 fr.; 50 tons ditto, at 1,658 fr.; 50 tone 
ditto, at 1,659 fr.; 50 tons, 3 mm. diameter, at 1,612 fr.; 50 tons 
ditto, at 1,638 fr. ; La Société d'Electro-Metallurgique de Dives, 
Paris, 60 tons, 24 mm. diameter, at 1,665 fr.; 50 tons ditto, at 
1.675 fr.; 50 tons ditto, at 1,685 fr. M. Grammont, Poot-de-Cheruy, 
50 tons ditto, at 1,690 fr.; 50 tons ditto, at 1,6924 fr., and Les 
Forges de Franche-Comté, 50 tons ditto, at 1,630 fr. 
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Huddersfield.— The Electricity Committee has accepted 
tenders of Messrs. Callender's Co. and W. T. Glover & Co. for 
cables. 

London.—The L.C.C. bas accepted the tender of the 


Electric Construction Co. for the supply, for £370, of an alternator 
and a motor for the testing station on the Victoria Embankment. 


Kirkealdy.—The tenders of Messrs. Chamberlain and 
Hookham for meters at £253, and of the Schattner Electricity 
Meter Co. for prepayment meters, have been accepted. 


Plymouth.—The T.C. has accepted the tender of Mes:rs, 
Shepstone & Co. for the overhead equipment of the Pounds section 
of the electric tramways, at £1,504. 


Spain.—The Spanish branch of Messrs. Siemens & Halske 
has secured a large contract from the Sociedad Hidro-Electrica 
Iberica. For the Andoain station on the river Leizaran (Guipuz:oa) 

two 1,000-R.P. generators are to be supplied; for the Quintanamar- 
tingalindez station two sets of 2,000 H.P.; and for the Puentalarra 
station fout sets of 1,000 H.P. each—a total of 10,000 H.P. 


War Office.— The tender of Messrs, Bruce Peebles aud 
Co. bas been accepted by the War Office, Ordnance Department, for 
four 50-Е.Н.Р. steam dynamos. 


——— . .ęꝗni—— 


FORTHCOMING EVENTS. 


Friday, October 24th.—At 8 p.m. Institution of J unior Engineers. 
8 0 General Meeting at the Westminster Palace 
otel. 

At 7.30 p. m.— North-East Coast Institution of Engincers 
and Shipbuilders. Meeting and Inaugural Address by 
the President. | 

Thursday, October 30th. — At 8 p.m.  lastitution of Junior 
| Engineers. Visit to the Headquarters of the Elec- 
trical Engineers (R.E.) Volunteers, Demonstration 
with Searchlight Apparatus, &c. 
Friday, October 318t.—At 5 p.m. Physical Society. Meeting at 
the rooms of the Chemical Society, Burlington House. 
Paper on “The Size of Atoms,” by Mr. H. V. Ridout. 
Exhibition of “ Vacuum Calorimeters," by Prof. H. L. 
Callendar, F.R.S. 


o ——  ———————— 


NOTES. 


Engineering Education: An American Opinion.— 
In the course of his recent presidential address to the Awerican 
Institute of Electrical Engineers, Prof. C. F. Scott touched upon 
the subject of engineering education. The Electrical World and 
Engineer recalls that this also formed the topic of Mr. Steiumetz's 
presidential address, delivered in June last at Pittsfield, and con- 
tinues : "The views of these two leaders in their profession are 
so similar and so completely in barmony with the thought of many 
educators not in direct touch with practical engineering, that they 
merit special attention. Mr. Steinmetz maintained that it is not 
the function of the schools to turn out full-fledged engineers 
ostensibly equipped to handle engineering problems of any magni- 
tude; for to do tbis successfully a very great deal of practical 
experience is required which cannot be imparted by the schools, 
All that educational lastitutions can do and should do, is to fit the 
student to take up practical engineering work as efficiently as 
possible. Their true rôle is to give the student a thorough under- 
standing of the fundamental principles of electrical engineering a id 
allied science, and a good knowledge of the methods of dealing 
With engineering problems. He pronounced memorizing an 
entirely useless waste of energy, since when needed formule can 
be derived from the fundamental principles or looked up in the 
literature. President Scott considers the best education is that in 
Wbich theoretical training in fundamental principles predominates ; 
that the true function of practical work in & broad engineering 
education 18 not to produce skilled workmen or full-fledged engi- 
neers, but it is to supplement theoretical work, making it definite 
and certain, 80 that the student may properly assimilate the 
Instruction which he receives. That a student should not make his 
lad а storehouse of facts, but he should learn where facts and 
information can be obtaiaed and how to use them; that logical 
thinking and clear expression and general culture are indispensable 
Ш а profession that comes in touch with so many departments of 
science and engineering, as well as industrial and commercial and 
social Activity; and that he must be a broad man with a broad 
Я Ucational foundation who would aspire, with any well-founded 
оре, to the fullest usefulness and success.” 


The Patent Law Amendment Bill.—In the House 
яла ra On Tuesday the Patent Law Amendment Bill, as 
1 + һу Grand Committee, was considered. Ап amendment 
зае У Mr. Whitley, to provide that the Bill should come into 
ы топ ав soon as it received the Royal Assent, was agreed to. 

€ Bill was afterwards read a third time. 


Shock Fatality.—At the inquest held into the death of 
the electric cable jointer at Sutton Coldfield, the evidence given by 


Ambrose Hilleard showed that on Friday, October 3rd, he and 


deceased (James Jones, aged 27) were making some alterations to 
some dead cables at a street box. He had occasion to tell deceased 
to go to the other side of the box and pull the cable up from the 
bottom to enable him to box the end of it. Deceased did 80, and 
after witness had completed his work he told deceased to let the 
cable go. Immediately witness heard a peculiar hissing noise and 
& moan. He looked through the cables and saw blood on deceased's 
nose. He went round to deceased and found him kneeling down 
on the ground with his face on a live connection. Deceased was 
taken into Dr. Frazer's surgery opposite. Witness believed 
deceased must have fallen on to the bus-bar, and he was surprised 
that the voltage, which was only at 230, should have killed him. 
Witness himself touched the bus-bar on which deceased fell. and it 
only made him jump. Dr. Frazer said that, on examining the body, 
he found on the left side of the nose a small wound, and on the left 
cheek, from the lip towards the left eye, signs of burning. It was 
impossible for him to say whether deceased died from paralysis 
produced by the electrical shock, or whether he might, through an 
attack of syncope, have fallen onto the bar and met the connection. 
Dr. T. Betteridge, of Sutton Coldfield, who, in conjunction with 
Dr. W. F. Cholmeley, of Wolverhampton, had made a post-mortem 
examination of the body, stated that there was evidence of disease 
of the heart, and that deceased might be subject to attacks of 
syncope and giddiness. In his opinion, the electric shock, com- 
bined with the weakness of the heart, caused the death of the 
deceased. Mr. Trevor Duesbury, electrical engiaeer, in the employ 
of the Corporation, said that at the time of the accident the voltage 
was 235. Current at such a pressure could not produce death. He 
believed deceased must have been attacked with giddiness, and 
have fallen forward on the bus-bar. Tne jury considered deceased 
died from an electric shock owing to having a weak heart, and they 
thought the Callender Co. should provide rubber mata for their 
employés when they were engaged in such dangerous work. 


The British Westinghouse Соз Works at Man- 
chester.—The Manchester Association of Engineers, which has just 
opened its winter session, paid a visit a few days ago to the electrical 
engineering works of the British Westiaghouse Co. in Trafford Park. 
The members were received and shown over the establishment by Mr. 
Lord, the general uanager. The works, covering about 130 acres of 
ground, are rectangular in plan, and their construction absorbed 
15,000 tons of English-made steel, 10 million ft. of timber, 11 
million bricks, and 50,000 yde. of concrete. They comprise an iron 
foundry, brass and malleable iron departments, pattern shop and 
atores, steel foundry and forge, electrical power generating station, 
machine shop, &c. Wherever possible electric power is used to 
accelerate production and reduce cost. The machine shop contains, 
it is believed, the largest machine appliances (including a 28 ft. 
boring mill) to be found in this country. All the power is derived 
from electric motors. Portable electrically-driven tools are 
used. Electric cranes, each capable of lifting & weight of 
50 tons, traverse the main aisle, and 25 miles of railway 
line form a network of communication throughout this works. 
The administrative offices occupy а building six storeys high. 
Employment is at present given to 2,000 men. This number will 
be trebled when all the departments are in full operation. Tue 
principal contracts in. progress at the time of thia visit included 
dynamo machinery of 1,500. н.г. for the Swansea Corporation, 
machinery for the New Zealand Electrical Syndicate, the Kir- 
mingham Small Arms Co., the London United Tramways, the 
South Wales Power Distribution Co., and the Clyde Valley 
power s:heme generating stations. Other important work for 
various manufacturing tirms throughout the country is also being 
carried out. The President of the Society, speaking at a meeting 
subsequently held, remarked that if the Westinghouse Co. was 
successful in its new system of labour, English employers would 
be compelled to look iato the matter, and the result would be a 
general levelling up not only in methods of work, but in the class 
of workmen engaged in the engineering trade. Individual firms 
might suffer, but the trade, as a whole, would be benetitted.— Mr. 
Thomas Ashbury said this invasion of American enterprise would 
tend to improve engineering practice generally, and Manchester, 
in particular, would benefit by the developments now taking place. 


Yorkshire College Engineering Society.—On Monday, 
October 13th, at Leeds, Prof. Goodman delivered the presidential 
address to the embers of the above society, taking for his subject 
„Engineering in Canada and the United States." During a three 
months’ tour he and four students had visited many large 
works. The prospects for young, technically-trained engineers 
were stated to be very good, Victoria, British Columbia, being 
especially mentioned as a favourable field for mining engineers, 


Obituary.—We learn with profound regret, of the deatli 
of Prof. Sidney H Short, of the English Electric Manufacturing 
Co., which occurred on Tuesday, of appendicitis, at 4, Whitehall 
Court, S.W. The late Mr. Short, who came to this couutry several 
years ago, was very highly esteemed in electrical circles here. He 
was only 44 years of age. 

We learn with great regret of the death of Mr. John Imray, 
the well-known consulting engineer and patent agent, which 
occurred on September 29th, in his 82nd year. He came to 
London from Aberdeenshire when only 17 years of age, aud 
became a pupil at the works of Messrs. Maudslay, Sons & Field. 
About 1845 he was making railway surveys in connection with the 
then current railway mania. In the 1862 Exhibition he exhibited 
several steam engines and also & steam hammer which he had 
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invented. From 1864 be commenced to act professionally as 
adviser and expert in law cases conrected with patents and 
machinery, and about this time he wrote a treatise on practical 
mechanics and the steam engine, which formed part of Orr's circle 
of tbe Sciences. In 1867 he gave up his engineering business at 
Lambeth and rtarted as consulting engineer and patent agent in 
Great George Street, Westminster. In conjunction with Mr. R. 
Richardson, C. E., he prepared plans for а canal to bring a supply of 
sea water to London and for the formation of a light overbead rail- 
way from Islington to the City. For some time he took the leading 
part in an institute called the Inventors’ Institute, and acted as 
editor of the Scientific Jteview, and as auch editor, tock a leading 
part in the controversy between Prof. Wheatstone and W. Fother- 
gill Cocke as to who really invented the electrictelegraph, and it is 
believed that, in consequence of his endeavoura, Cooke also 
received the honour of knighthood. Inthe year 1871 he joined 
Mr. Abel (brother of the late Sir Frederick Abel) in partnerskip as 
consulting engineers and patent agents, in which business 
he took a very active part until a fortnight before his death. 
For many years he was employed as an expert in most cases of 
patent litigation, and among the principal cases may be mentioned 
the Telephone actions, the Otto Gas Engine actions, the Westing- 
house Brake actions, Railway Signalling actions, and the Welsbach 
Gas Lighting actions, In the year 1882 the Institute of Patent 
Agents was formed, when he was elected vice-president, and tbe 
succeeding year was elected president, and devoted a considerable 
time to tbe successful formation of this Institute, ard the obtaining 
of its Royal Charter. He жая also a meniber of the Institution of 
Civil Engineers, of the Institution of Mecranical Engineers, and 
of the Royal Institution. 


Automobiles in War Service. —Cassirs Magazine 
prints an article on this important subject from the pen of 
Brigadier-General Macdonald. From this article the layman may 
get a glimpse of the enormous importance of transport in war. A 
large army, especially if it employs horse transport, has enormous 
baggage trains. If horses were eliminated, a baggage train would 
not exceed a third of its present Jergth. Not merely in bulk is the 
train Jess, but its speed is greater, fully double that of an animal- 
drawn train. Traction eryines cannot be cruelly treated, 
and though South Africa was full of enteric-breeding dead 
animals, there was no dead engine. An instance from 
the General's own experierce is that of a line of steam traction 
from Pretoria to Rustenbrrg required to carry 130 tons of food per 
week to two columns 20 or 30 miles west of Pretoris. Of that load 
about 30 tons were for men and 100 tons were for animals, and in 
place of the latter about 8 tons of fuel would have srfficed. All heavy 
things could be carried by self-propelled steam or oil vehicles. We 
presume even the mess piano could be so carried. The General 
prefers oil to steam, berause steam is visible so far away, and, more- 
over, water is not always svfliciently available for steam work. 
Lord Roberts always rent for traction engines to move beavy guns 
into position. In South Africa it always proved that where the 
British could move away from the line of railway the Boers were 
forced to retreat promptly or were disastrously оці Па’ кеа. War 
brings into prominence all the bad qualities of animal traction, and 
tbere can be no doubt that tbe cruelties to animals are abnormally 
and unavoidably magnified to a distressing degree, with an even 
worse result to the men. Тһе moral drawn is that mechanical 
traction is practically a necessity. 


The Steam Turbine.—At the Walker Engineering 
Laboratories of University College, Liverpool, on Tuesday last 
week, Prof. Hele-Shaw delivered an address on“ Steam Turbines,” 
sketching their hittory and development. In seconding a vote of 
thanks to the Professor, Mr. Shield (formerly cbairman of the 
Walker Engineerirg Laboratories Committee), according to the 
Times report, said he had only just returred from the Continent, 
were steam turbires excited deep and universal attention. There 
was ecarcely a steam engine maker who was not seriously consider- 
ry that question, and what had brought about that state of things 
was the fact that in all recent tenders of any importance for elec- 
trice] plant steam turbine makers had rot ovly tendered below the 
price of the best makers of reciprocating engines, but bad guaranteed 
en economy which tre makers of reciprocating engines could not 
possibly get. In Paris wonderful results were being achieved, and 
the makers were working in a way which be thought would render 
the adoption of turbines easier {бап at present, because, by the 
expedient of having each separate ring of guide blades and vanes 
encased in a reparate chamber, less accuracy of fitting was neces- 
fary, ав the steam was compelled, after escaping into its own 
chamber, to pass into the next chamber and there do the work. 
This, be thought, would greatly reduce the cost of turbines, and 
pessibly bring about their universal adoption. 


Personal.—It is announced that Mr. €. S. Drummond 
has resigned bis seat at the board of the British Electric Traction 
Co., owing to bis baving accepted the chairmanship of two 
American companies, necessitating bis frequert sbeerce from 
England. 

Mr. T. Coast, chargeman of electrical fitters at H M. Dockyard, 
Chatham, bas been appointed inspecter at Malta Dockyard. 

Mr. F. R. Markham, who is leavirg the Arc Works, Chelm: ford 
(Messers. Crompton & Co, Ltd.), where for 11 years be has bad 
charge of the test department, bas been presented by the staff with 
a silver inkstand, pair of field glacses, and an illuminated address. 
Mr. Markham is leaving to join the new business at Walthamstow 
of Mesars. Bray, Markham & Priess. 


The New Technical Institute at Manchester,— Ai 
the opening of this great Institution last week, the Lord Mayor, in 
a brief address, mentioned the fact that Manchester was the second 
borough in England to take advantage of the Technical Instruction 
Act. It did this before anything was heard of the “whisky 
money," having levied a rate for the purpose. The City Council 
had always supported the effcrts of tbe Committee most generously, 
It bad given them everything asked for, and any credit attaching 
to the foundation of the school must be shared by the Corporation 
as a whole. 

Mr. Balfour, in Lis address, spoke cf the Manchester Techno- 
logical School as tbe greatest fruit of municipal enterprise in thia 
country, and though he could have no adequate idea, from bis 
present vir it, of all that it was capable of doing for the industries 
of Lancashire, still nobody could go over the building, observe its 
equipment, study, even in the most cersory manner, the care that 
had been devoted to it, without feeling thet tre Corporation had 
eet a great example worthy of the place the city held in Lancashire 
and in Great Britain. He recalled with pride the fact that he was 
a member of the Administration which, in 1889, formed the first 
Technical Instruction Act. "The great buildiny in whicn they were 
assembled wasan outward and visible sign of thac awakening which had 
come over our people in view of the ever-chargirg conditions of 
international industry. There was a time when we could flatter 
ourselves, without any undue egotism, that not only were we first 
among industrial netions, but that tbe rest were nowhere. That 
time had passed, never to return; and he was far from uttering any 
eelfish complaiuts regarding the charged conditions, which were, 
indeed, inevitable. The growth of the world's wealth must be a 
benefit to every part of the world, and sll we had to do was to bear 
our share in the great industrial development. But there has also 
been another change—a change from the pre-scientific to the 
scientific stage of industry. When England obtained its manu- 
facturing moropoly the relation between science and industry was 
of the feeblest character. The intimate correlation between the 
discoveries of tbe laboratory and tre processes of the workshop 
was not in existence; hence it happened that, in some 
branches of work, we were behind our neighbours, who, 
in this respect, though net in many others, had proved themselves 
more apt to learn that leseon than we bad ourselves. Foreign 
nations had grasped more firmly than we bad the great truth, on 


which Fc insisted, that, in order to profit by a scientific training— . 


to turn the learning acquired to purposes of original discovery— 
а pupil must come thor ugtly prepared, anxious and ready to learn. 
He must have a sound preliminary training in the ordinary branches 
of education. Much, however, depended on the manufacturers. It 
was quite useless to turn out highly trained and capable students if 
there were no employers for them. He did not know whether in 
Germany, for instance, this had not been overdone. 16 would be 
impessible—speaking from what be knew of a few years ago—to 
go into any German manufacturing establishment, electrical, 
chemical, or other, without finding a proportion of ecientifically 
trained assistants enormously iv excess cf an; thing that was commonly 
thought necessary in this country. True theory and true practice 
cculd т ever be divorced without loss to both. In the changed and 
ever-changing conditions of our time we should imitate the best 
qualities of our fcrefathers—their energy, their anxiety to take the 
bert the world had to give—and their institutions, like the Man- 
chester Municipal School, would bear for that city and the country at 
large, all the fruit of which they were capable. | 

On the motion cf the Earl of Derby, a vote of thanks was given to 
Mr. Balfour for his address. 

Several other speeches followed ; and in the evering a conver- 
sazione was held in the new rchool building. The various depart- 
ments were thrown open and experiments were conducted by tre 
Professors in the electricity, engineering and chemical laboratories 


The Italian Electro - Technical Association.— We 
have received a copy of the programme of the general meeting of 
the Italian Electro-Technical Associ tion (Asrociszione Elettre- 
tecnica Italiana) which is to be held in Turin irom the 31st inst., 
to November 3rd. The papers to be read on Friday, the 31st inst. 
include one by Prof. Angelo Banti on The Behaviour of Rotary 
Converters in Electric Traction Installations with Stationary Ac- 
cumulators, and one by Signor Domenico Civitaon “ Electric Traction 
on Railways.” Prof. Guido Grassi will give two papers :— One on 
“Dynamo and Alternator Calculations," and one оп “ Some Pro- 
perties of Transformers." On the same day the Committee on 
“ Units of Measurement " will present a report. On Saturday the 
ist prox. Signor Giovanni Giorgi is to present a paper on “The 
Basis of the Theory of Electrical Intensities,” and another on 
"The Action of the Ruhmkortf Coil," while Signor Ciaretti will 
deal with the subject of “The Electrolytical Puritication of Beet 
sugar," and Signor Secondo Sacerdote with“ Variations of Current 
and their Applications.” Sunday, November 2nd, and Monday, 
November 3rd will be devoted to a vieit to the Exhibition of 
Modern Decorative Art, in Turin, and toa number cf electric 
power plants in the district. 


Appointments Vacant.—TIlford U.D.C. requires а 
general and traffic manager for the trams at £250; an assistant is 
wanted at Falkirk at £100; a resident engineer is wanted for 
Hastings at £300. See Official Notices“ to-day. 


Tube Railways.— The Tube Railway Committee 
resumed its sittings on 'l'uesday, when it was announced that tbe 
Londen United Electric Railways Scheme bad been withdrawn. 
Our account of the proceedings will appear in our next issue. 
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The M. E. S. and Marylebone Arbitration.— The 
arbitration proceedings in this matter were resumed on Monday 
last. Our report is held over until next week. 


For Sale.—On November 3rd, Messrs. P. Huddleston 
and Co. will sell by auction at Mancbester a quantity of electrical 
plant (Moon, Lovghlin & Co. in liquidation), cf which details 
appear in our adveitisement pages tc-day. 


Electricity in Agriculture: An Austrian Installa- 
tion.—The Zeitschrift für Elecktrotechniker for August 3186 con- 
tained an illustrated description by Herr Roth of an Austrian farm 
whereon electricity is employed for plougbiog end alfo for 
driving & pump and an agricultural macbine, and we find a brief 
account thereof in the Ælectrical World's excellent digest. The 
pump and agricultural machine are only working at long intervals, 
and they are therefore placed on the lighting circuit, but for plough- 
ing a separate circuit is used. There is a small water-power avail- 
able, giving 500 litres per second at a height of 8 metres; a 4C-n.P. 
turbine is ueed, running st 275 r.p.m. To improve the uniformity 
of revolution, a 1,000-kg. fly-wbeel is mounted on the shaft of the 
turbine. With the turbine are connected two sets, each coneisting 
of two electric machines. The larger set is a €5-Kw., 2, 100. volt, 
three-phase alternator and a 4C-k w., 110- volt, direct-current dynamo, 
while the smaller set ів а 10 KW., 2,100-volf, three-phase alternator 
and an 1!-Kw., 110-volt, direct- current dynamo. There is also a 
battery of accumulators of C0 cells, giving 987 ampere-hours in 
seven hours. The 65-Rw tbree-pbase macbine gives the current 
for plougbing, tbe 10-kw. three-pbsse machine for lighting. While 
current is used fcr plcughirg, the 65-kw. three-phase machine is 
coupled with the 40-K w. direct-current machine, and the latter ів 
connected with the storege battery. As long as the whole power is 
not required for ploughing, tbe tattery is charged frcm tbe direct- 
current machine. When more power 18 required fcr ploughing than 
the turbine can give, the battery drives tbe direct-current machine, 
which then runs as a motor and supports the turbine. If during 
plcughir g current is required for lighting, the smaller machine tet 
is used, wbich, however, is then disconnected from tbe turbine, in 
order to avoid fluctuations of the light, due to sudden changes of 
Ње ploughing load; the 11-kw. direct-current macbine is then 
driven as a motor from the battery, and drives the 10 Kw. three- 
phase machine, which gives the lighting current. When the 
ploughing is finished, the 10. Kw. three-phase machine and either 
of the two direct-current machines are driven by the turbine; the 
former gives the current for lighting, the latter for charging the 
battery. For ploughing the following system is used :—At one side 
of the field is placed tbe car with tbe motor, which drives a steel 
rope along which the plovgh is runnirg. The speed can be reduced 
to 10 per cent. of full speed by means of a regulating resistance. 
The steel rope runs from the car with the motor to arother car at 
the other side of the field and back. The progress from one furrow 
to the next takes place nearly automatically by means of- only two 
switcher. The installation is said to work very satisfactorily. 


A Third-Rail Problem.—“ It is very curious that a 
tunnel tbird-rail contact carrying a heavy current requires to be 
used under heavy electric load, in order to operate sparklestly. 
Such is the undoubted fact. A tbird-rail unused for 48 hours 
sparks and sputters for the first few trips, and then settles down to 
salisfactory operation. Tb is would naturally be acccunted for by 
the presumption tbat rust and foreign material had accumulated 
and were thus removed, and even if the rail appeared bright, at the 
beginning of the experiment, one would be still inclined to adhere 
to this idea. A third-rail engineer, however, contributes this piece 
of information, which certainly gives rise to some further specula- 
tion: A tunnel is equipped with two tracks and two third-raile. 
Regular service demands that the locomotives pull heavy trains over 
one track and return light over ihe otber. Both third rails 
obviously get equal mechanical clearing. In fact, they lock clean 
and exactly alike, yet when, through eome exigercy of traffic, the 
locemotive is required to pull a load cver the tracks on which it 
commonly operates light, the attempt is arcon paried by mort 
formidable sparks and arcs which do not cease 111, repeated heavy 
їпрз have been made. It ів not a matter «f sbces, because the 
locomotive in question has ample opportunity, in its regular work, 
to ute all of its shoes under heavy load. This would seem to 
indicate tome curious virtue imparted to the thirè- rail by the beavy 
Currétt-carrying shoe ard not by an idle shoe. Simple inspection 
does not suffice to explain the phenomenon, and complex investiga- 
tion is yet to be heard from."— S/ rec! Rail way Journal, Chicago. 


THE CENTRAL STATION ENGINEER. 


— ьар 


= Heywood T.C. bas aproivted Mr. J. Stott as resident elec- 
rical engineer, in succession to Mr. W. S. Johne ton. 

0 The АЁ at {һе Plymouth Corporation electricity works on 
о ma ата a number of books to Mr. Т. R. Stancombe, 
eav) f iti gi 
Wimbledon ig to take ор the position «f charge er gineer at 
ii Tresc ay, October 14th, a smoking concert was held by tke 
па апа employés of tbe Paisley Electricity Works, Mr. 5. H. 
Керез chief assistant engineer, being in the chair. During the 
bier al. à marble timepiece was preser ted to Mr. J. M. BARBOUR, 

chief clerk, on the сссавіоп of his marriage. 


NEW COMPANIES REGISTERED. 


Siemens Electric Appliances, Ltd. (75,102).—This company 
was registered on October 18th, with a capital of £25,000 in LI shares, to carry 
on the business of manufacturers of and deslers in electrical goods, appliances 
fittings, apparatus, engines, plant, machinery, tocls, materials and things 
electricans, engineers, manufacturers, contractors, suppliers of electricity fo 
light, heat, motive power and other purposes, manufacturers of cables, wires 
lines, accumulators, lamps, fittings and accessories, хс. The first subscribers 
(each with one share) are:— G. von Chauvin, 12, Queen Anne's Gate, S.W. 
telegraph engineer; F. A, Spiecker, Meine Westrasse, 22, Berlin, merchant 
J. J. Easton. Inzlewocd. Sutton, Surrey, telegraph engineer; A. Sabine 
Grasmesd, Dulwich, secretary; A. M. Hicks, 12, Belmont Road, Wallington, 
Surrey, clerk: A. Straube, Fern Rank, Mast Heath Road, Hampstead, telesraph 
engineer: A. Siemens, Cocmbe House, Kingston-on-Thames, and T, Lawrence, 
16, Duncan Road, Richmond, clerk. No inital public issue. The number of 
directors is not to be less than two nor more than five: the tirst are G. von 
Chauvin (chairman), F. A. Spiecker, Dr. W. Howe and J. J. kaston; qualitfica- 


tion, £1,000. 


Electromobile Co., Ltd. (75,139).—This company was regis- 
tered on October 17th, with a capital of £50,000 in £1 shares (5.000 deferred) to 
manufacture or cause to be manufactured, buy, hire, sell, let on hire ard deal in 
motor cars and motor carriages and their components, fittines and accessories, 
to carry on the business of automobile, store and garage keepers, suppliers of 
electricity and motive power, &c., and to adopt agreements (1) with the British 
Electromobile Co,, Ltd.; (2) with the Gloucester Railway Carriage and Wagon 
Co., Ltd.; (3) with Greenwood & Batley, Ltd.: (4) with T. G. Chambers; and (5 
and 6) with T. H. Weguelin and E. Schenk. The first subscribers are: T. G. 
Weguelin, Bartholomew House, Bartholomew Lane, E. C., with 250 shares; E. 
Schenk, 20, Victoria Street, S.W., chairman of Crystal Palace Co., with 250 
shares; T. G. Chambers, 4, Bloomsbury Place, W.C., engineer, with ?50«hares ; 
G. Wilson. Arrandale, Adamerill Road, Sydenham, 8. E., clerk, with 1 share; 
L. Bulliel. Barthclomew House, Bartholomew Lane, E.C., stockbroker, with 1 
share; H. Carr, 9. Cambridge Street. Hyde Park, W.. clerk, with 1 share; and 
A. Smith, 77. Gascony Avenue, West Hampstead, clerk. with Ishare. Minimum 
cash subscription 10.000 ordinary shares. ‘lhe first directors аге T. Н. Weguclin, 
E. Scbenk snd T. G. Chembers, managing director; qualification, 20 
ordinary shares; remuneration (except managing director) as fixcd by the com- 
pany. Registered office, 4, Bloomsbury Place. W.C. 


Electrice Traction Insurance Association, Ltd. (75.138).— 
This company was registered on October 17th, with 100 members, each liable 
for 21 in the event of winding-up, to insure on the mutual prir ciple against 
claims, Jo: ses and damages in respect of accidents caused by electric tramcars 
or tramways in which members oí the company are interested, and to carry on 
(as a separate business) insurance on the mutual principle against claims and 
losses arising under common Jaw, or under the Employers’ лау Act. 1880, 
the Workmen's Compensation Act, J897, or other Acts in respect of fatal or 
other accidents to persons employed in connection with electric tramways. 
The first subscribers are:—P. G. H. Carvill, 29. Местре Mansions, R.W., 
barrister; H. I. Jeatterron, Lloyd's, E.C., underwriter; W. Higgins, 5, King’s 
Bench Walk, Temple, E.C., barrister; C. G. Hentsch, Lloyd's, E.C., under- 
writer: J. F. Albright, Oldbury., near Birmingham, civil engineer; G. T. 
Вгсагіск, Llovd’s, E.C.. underwriter; and A. W. Jchanning, Suffolk House, 
Cannon Street, E.C., secretary. The subscribers are to appoint tbe first 
directors ; remuneration, £120 each per annum snd £:60 for the chairman. 


Burmah Electric Tramways and Lighting Co., Ltd. (75,090). 
— This company was registered on Octcber ]1tb, with acapital of 4200 C00 in £5 
thares, to construct, equip and work ав owners, lessees, managers and con- 
tractors, any tramways, licht railways, or other reada or ways, to gererate, 
supply, util:se and distribute electric or other power for locomotion, for the 
working of plant or machinery, for heating or lighting, for telegraphic or 
telephonic purpores or ott erwise, and to undertake any other business which 
can be conveniently carried сп in connection with the above. The first sub- 
sctibers (each with one share) are:—C. R. Webb, Worcester House, Walbrook, 
E.C., chartered acccurtant: P. Phipps, 22. Selby Road. Arerley, S.F., gentle- 
man; М. W. Leathers. 9, Christchurch Road, Crouch End, N., clerk: Н. К. 
Sherreard, 313, Finchley Road, 8. Hampstead. N. W., clerk; L. A. Baddley, 
W hitehal', Chingford, crartered accountant; W.R. Elston, Worcester House, 
Walbrook, secretary; and W. J. Simpson, 25. Flaine Grove, Gospel Oak, N. W., 
clerk. Minimum cash subscription, 100 shares; the number of directors is not 
to be less than three ner more tban five: the first are F. C. Morgan, 20. Sussex 
Mansions, 8. Kensington, S. W.; C. B. Pritchard. 2, Charles Street, Mayfair, 
S.W.: F. C. Kennedy. 15, St. Vincent Strect, Glasgow: D. €. FIs. 36. Basing- 
hall Steet, E.C.: and H. B. Kindersley. 8. Stone Buildings, Lircoln's Inn, 
W.C.: qualification, ££00; remuneretion, £150 each per annum (chairmen £300, 
vice-chairman £200), Registered office, Worcester House, Walbrook, E.C. 


Accumulator and Motor Construction Co., Ltd. (75,134).— 
This company was registered on October 17th, with a capital of £1,000 in £1 
shares, to carry on the business of electricians, engineers, marufacturers of and 
dealers in motors and accumulators of all kinds, suppliers of electricity for 
light, beat, power and other purposes, Xe. The first subsciibers (each with 
one share) are:—F. (sodelmanr, 48, Parliament Hill, Hampstead, general 
merchant; G. Н. Mackay. 48, Parliament Holl, Hampstead, manufacturers’ 
agent; W. Norris, 38, Compton Read. Highbury, N.. general agent: R. Taylor, 
282. High Holborn, W.C.. surveyor: D. W. Diummond, 45, Parliament Street, 
S. W., solicitor: Miss M. Drummond. 23. Grove Terrace. Highgate Read. N.W.; 
and J. K. Mackay, 48 Parliament Hill, Hampstead, N.W., secretary. No 
initial public issue. The numter of cirectors is not to he less than two nor 
more than three: the first are F. Godelmann and J. K. Mackay. Registered 
oflice, 282, High Holborn, W.C. 


CITY NOTES. 


Edmundson's Electricity Corporation, Ltd. 


AN extracrdinary general meetirg was Feld on Thursday, last week, 
at the ‹ Жсев, Broad Sar et uary Cl ат Гете, Westminster, to consider 
resolutions for increasing the capital. 

Mr. F. E. GRIPPER presided, aud, in explaining the reasons for 
adding to the capita], said, according to a report in the Tims, that 
their principal bu:incss was really that of an electric supply com- 
pany, and they now had 20 central s'ations workirg iu which they 
had the controlling interest. Additions had to be made, from time 
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totime, to the generating machinery, as well as extensions to the 
maine, in order to meet the growing demands of customers. It was 
to provide for such extensions that further money was wanted, and 
it would be profitably employed in carrying out such work. The 
directors were well satisfied with the progress which was being made 
at tbe various stations. The policy of the board was to retain the 
company’s investments in these undertakings until they had been 
thoroughly developed and had reached their full value. This, of 
course, called for large funds, but the policy was undoubtedly the 
right one. Already many of their investments could be realised at 
a considerable profit, but it was expected that they would become 
much more valuable within a comparatively short time. It was nct 
intended to issue more than £100,000 of the new capital at present. 
The balance would be retained for issue a8 and when required. He 
then moved resolutions for increasirg the capital to &C00, 000 by the 
creation of 40,000 new shares of £5 each, and authorising the board 
to issue preference or ordinary shares, as they might think fit, 

kubject to the condition that the aggregate amount in nominal value 
of the whole of the preference shares of the company for tbe time 
being should never exceed the aggregate amount in nominal valve 
of the ordinary shares issued, 

Mr. W. R. Davis, jn eeconding the resolutions, said that tbe 
proposed additions to the central stations would be very profitable, 
and the new capital would certainly be ad vantageous to the under- 
taking as a whole. 

The resolutions were carried unanimously 


Richardsons, Westgarth & Co. 


THE report for the year ended Avgust 25th last, states that the 
profits, after fully providing for maiutenance of plant, amount to 
£93,961, to which bas to be added the balance brought forward, 
£7,062—£101,023—0ut of which there has been appropriated for 
various purposes 44,679, leaving a balance unappropriated of 
456, 344, which the directors recommend should be dealt with as 
follows :—Dividend on preference shares at 6 per cent. per annum 
from May 186 to August 25th, 1002, accrued, £6,653 ; dividend on 
ordinary shares at 6 per cent. per annum for half-year ended 
August 25th, 1002, £10,500; ect aside for depreciation, £15,000 ; 
carried to reserve account, £10,000; written off preliminsry ex- 
penses, £3,576 ; carried forward, +10,615. 


Electrolytic Alkali Co. 
Tun report for the year ended August 31st last, to be presented to 


the meeting in Middlewich on the 30th inst., states that the net 


profit for the year, after expenditure in keeping the plant, machinery 

unnd tools in a state of efficiency, allowing for depreciation and inte- 
rest on calls paid in advance, but without providing for directors’ 
remuneration, is £6,420. To this has to be added the amount 
brought forward from the last account, £1,242, making an available 
balance of £7,662. The directors propose that this amount be 
applied in paying the cumulative dividend on amounts called up on 
the preference sbares issued to date, calculated from the several 
dates of payment of inetalments, to August 3let last. This will 
absorb £7,331, and leave £331 to be carried forward to the next 
account. There are now two uni!s of plant in operation, and both 
are working satisfactorily. The second unit was, however, only 
elarted early in August last, so that one unit has practically carned 
the whole of the preference dividend. During the year 100,000 
additional shares (50,000 of each class) were offered for public sub- 
scription, and the whole of these were applied for and duly allotted. 
The preference shares were considerably over-subscribed. The 
process continues to work well, and the excellence of the products 
commands a ready market for them. The demand for the com- 
pany's make of bleaching powder is very good, and the present 
plant is taxed to its utmost capacity. The requirements cf the 
"company have necessitated the provision of more convenient cffices, 
and these are now in course of erection. 


Western Telegraph Co, Ltd.—The directors have, 
after transferring £30,000 to the general reserve fund, and £2,000 
to tbe maintcnance-ships’ reserve fund, decided to recommend а 
final dividend of 38. per share, making with previous distributions 
a total dividend of 6 per cent. for the year ended June 30tb, 1902, 
and also the payment of a bonus of 2s. per share, both free of 
income-tax. The balance of the account is carried forward. For 
the purpose of paying the above dividend and bonus on the 30th 
inst, the register of transfers will be closed from October 22nd to 
29th, both days inclusive. 


Stock Exchange Notices.—Applications have been 
made to the Committee to appoint a Special settling day in Calcutta 
Electric Supply Corporation, Ltd., further issue of 20,000 shares 
of £5 each; and to allow the following to be quoted in the Official 
List:—Colombo Electric Tramways and Lighting Co., Ltd., 
£120,000 5 per cent. first mortgage debenture stock. 


Oriental Telephone and Electric Co.—The directors 
bave declared an interim dividend of 24 per cent. on the paid-up 
capital. The warrants will be posted on 316 inst. 


Globe Telegraph and Trust Co.— The directors 
nnounce a quarterly interim dividend of 1s. 9d. per share on the 
rdinsry shares. á 
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STOCKS AND SHARES. 


Wednesday Evening. 

Porrrtcs continue to lead finance by the hand, and prices waited 
during the early part of the week upon Mr. Chamberlain's post- 
poned statement in reference to the taxation of the new Colonies 
aud to the coming Loan. More interest was taken in this pro- 
nouncement than in the Royal Progress, and it is well for markets, 
investment and speculative alike, that the uncertainty is terminated 
by a statement of the Government's intentions 

Business in electric descriptions continues good, and in comparison 
with the inanimation prevailing in other departments of the Stock 
Exchange, there is little to grumble at. Of course the comparative 
dulness of Consols and gilt-edged securities generally does affect 
such a purely investment market, as is that for Electrical Supply 
shares, to a certain degree. Fluctuations are infrequent, but there 
are more changes to be found in the telegraph section. The 
railway department commands a fair share of business, and traction 
enterprises remain in good favour. | 

Thanks to the battle of the Tube promoters before Sir Lewis 
MceIver's Committee, Metropolitan and Metropolitan District stocks 
have moved up sharply, the market arguing that the withdrawal of 
the London United Railways Bill should leave the ground clearer 
for the two Sewer companies. Districts advanced to 38}, Metro- 
politau Consolidated to 833, but of the Tube securities only Central 
London Deferred shared in the movement. It is a somewhat re- 
markable thing that, packed as the Central Lcndon trains are in 
the morning, the District Co. also manages to fill its carriages to 
overflowing, and between certain hours in the morning it is difficult 
to get a seat except at a station near the commencement of the 
journey. Waterloo and City stock is better upon the changes in the 
directorate of the London and South-Western, referred to here last 
week. The improvement, however, does not go further than a 
point. Great Northern and City Preferred “A” shares are £5 
middle, and judging from the look of the preparations at Finsbury 
Park station, the time for opening the line should not be delayed 
many months now. 

London United Tramways issues are all the same prices as quoted 
last week, nor has any change occurred in British Electric Traction 
shares, the Times and the Daily News controversy notwithstanding. 
Calcutta Tramways Ordinary shares are receiving a good deal of 
attention just now, the price being about 77, while the Preference 
are 44, and the 44 per cent. First Debenture stock 1084. Buenos 
Ayres and Belgrano Second Debenture changes hands in the neigh- 
bourhood of par, but the company’s other varieties are somewhat 
neglected. Anglo-Argentines keep hard at 44, and Barcelona Trams 
are 10. South London Electric Supply shares hardened 4 upon the 
company’s report that it has sold 110,000 more units during the first 
nine months of this year than it did in the corresponding period of 
1901, and the gross revenue is £2,300 better. City of London 
Ordinary and Preference have also improved, thc extent of the rise 
being 10s. in each case, while the Second Debenture stock is up 1 
per cent. This security was specially singled out for suggestion as 
likely to be an improving investment some months ago, when the 
price was about par; it seems quite good enough to hold at its 
present level, and will probably score another quiet advance. 
County of London Dabeuture is the turn easier. 

No change has taken place in Globe Telegraph and Trust upon 
the declaration of the usual quarterly dividend on both classes of 
sbares, but the Preference are in demand on behalf of investors, and 
seem likely to go better when the present tyranny of the money 
market is overpast. Most of the cbanges produced in the Telegraph 
section are by reason of the marking of prices cr dividend on the 
last account day, October 15th. In the majority of cases the deduc- 
tion has been nearly orfully recovered. Eastern Extension shares, 
for instance, show no trace of having lost 2s. 6d. for dividend ; 
Anglo-American Telegraph Ordinary stock is also unchanged, and 
the B" is better, allowing for the 14 per cent. deducted. West 
Coast of America shares are quoted notbing to 5s. 

National Telephone Deferred stock exhibits a better tone, other- 
wise Telephone descriptions are unaltered. ‘Telegraph Con- 
structions bave fallen £1,and Brush Ordinary are again ] off, 
Electric Construction Preference being lower to the same extent. 
The Electrolytic Alkali directors have a balance of £7,662 to deal 
with, and propose to pay 7 per cent. on the Preference shares, the 


price of which is about 1, while the Ordinary are an eighth 
lower. | 
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t Quotations on Liverpool Stock Exchange. 
$ Froin ш Bradford Share List. 


Consolidated Telephone Construction and Maintenance, j5— 
National Electric Free Wiring, 4—1. ue 


Bank rate of discount 4 per cent. (October Qnd, 1902). 


Stock ; А Business done 
Present NAME or Dividends for the last Closing Closing ч M 1 
Issue n 8 ; f Quotations uotations week ended 
к исерү Get. IB. Det. And. е 
67,100 | African Direct Telegraph, 4 ^; Debs. 105 1899. | 1900. 1901. а nc Highest Lowest. 
95,000 | Amazon Telegraph Co.'s shares, Nos. 1 to 25,000 10 а NT x З. m ^" E й zs 
119,7007 | Do. do. D. ^ Dens., Nos. 1 to l. 250 Red. 100 P ч » 70 — 80 70 — x 
W, nglo-American Telegraph . Stoc gio un T рл; NEL 
9,105,580 | Do. do. do. 6% Pref. J A m 1 
3,105,590 Do. do; do. Deferred Stock | £1 78 hs d 28. 7 77 71— 8 713 7 
M, Chili Telephones Nos. 1 to 44, 000 А . om 5 4 9 Е 5 5 5 у 4 31— 4 14 i 
13,933,9003 | Commerci e ea T - &100 a? à o7 Ж —17 м 
1,811,209 Do. do. Sterliny 500 year 4% 95 Deb. Stock Red. Stock Й E з d 101 06 m m m 96 944 
16,000 | Cuba Telegraph .. : is M. ae 10 1° 43% 4 X 5 64 74 — 61 5 x 
doc MR, NANI Pref. a 10 „ dioe cbe bes d 13 — M. m E. 
12,931 irect Spanis elegrap я / c un 91 . 
ран at Pel жк 3 кол 
60,710 irect Uni ates Cable T 940 e t. "ug Y 
96,300 | Direct West India Cable, 4396 Reg. Deb., vithin Nos. 1 to 1 ‚200, Red. 100 . de 5 7 А 100-109 теа i i "d 
4,000,000 | Eastern Telegraph, Ord. Stock Stock ‹ К E 95 1. LX ү * 24 
' . 1% 1% 1% 125 —130 194 — 120 xd 127 1244 
1,955,565 Do. 34 *, Pref. Stock 100 : = 90 — 98 M) — 92 901 ТТ 
1,531,615 Do. 4%, Mort. Deb. Stock Red. Stock % 106 — —109 07 
M: » 06 —109 106 —109 1074 101 
300,000 | Eastern Extension, Australasia, and China Telegraph 10 o 7% 1% 12 — 194 12 — 121 xd 125 12* 
320,0001 Do. 4 % Deb. Stock psc coda] Stok Кие . | 107 —110 107 —110 A ы 
900.000 | Eastern & South African Tele., 4'Y, Mt. Db, Nos. ] to $, 000, red. 1900 | 100 54% А: " 99 —102 99 —102 2. P 
900,000! 4% Reg. Mort. Debs. (Mauritius Bun 1 to 8,000 25 1 22 .. 101 —104 % | 101 -10 % 
180,227 | Globe "Telegraph and Frust s 10 °/, 54% BLY, 91— 10 91— 10 93 95 
160.012 Do. do. 6% Pref. 10 к -. in 131— 14 1311 : 
150,000 Grent Northern Telegraph, of Copenhagen. , 10 123 15 15 % — 27 — 28 m 
! Halifax and Bermudas Cable, 43 % 1st Mort. Debs., within Nos. ) б 
70,000 I 1,200, Red. ‚| 100 » 5 .. | 100 —103 100 —103 
17,000 | Indo-European Telegraph  . 25 10% |10% | 10 € 98 — 42 98 — 42 
100, 000 | London Platino-Brazilian Telegraph, 6% % Debs. 100 m ss 9 101 —105 101 —105 
72,680 | Montevideo Telephone, Ltd., is Nos. 1 to 72,680 тз 1 24%, 92 i i— 3 - 4 
86,192 Do. do. % Pref., Nos. 1 to 86,492 1 5 © n a i— 1 1— 1 x e 
1993,333 National Telephone, Pref. Stock x 100 5 % 5 9% 5 % 93 — 95 93 — 95 91 93 
1,966,667 Do. do. Def. Stock 2. 100 ex 60 64 xd 55 — 47 56 — 58 1051 sis 
15000 | Do. do. 6'X, Cum. 1st Pref. 10 6% | 6% | 6% 124-- 13 124— 134 134 
15,000 Do. do. 6 M Cum. 2nd Pref. 10 6 X 6% 6 & l1i— 12 11 121 . : 
250.000 Do. do. Бек, Non-cum, 3rd. Pret., 1 to 250,000 5 5 5 5% 42— 51 44— 54 5 
2.000,00 Po. do. 33 J Deb. Stock Red. \ Stock | 33% | 34% | З, 96 -- 99 96 — 99 S 
600,000 Do. do. 4 T4 Deb. Stock Red. А 100 2 45 4 XX 102 — 106 102 —106 104 
171.50 | Oriental Telephone and Elec. Nox. 1 to 171,504, fully paid 1 57% 6% 6 о i— 1 1— 1 i 
100,000! | Pacific and European Tel., 4 % Guar. Debs., 1 to 1,000 100 PE T xis 99 —102 99 .-102 
11,439 | Renter's .. „ 8 5 | 5% | 59% 64— 7 64— 71 xd ТА 
3,303 | Submarine Cables Trust у i Cert. е T 5 110 —120 110 --120° | 
58,000 | United River Plate Telephone | 4 5 1% 1% 1% 43— 5 ii— 51 
40,000 Do. do. 5% Cum. Pref., Nos. 1 to 40, 000 5 E es ЕЗ = 5 11— 5 
179,941 Do. do. 5% Debs. .. Stock 1 ; 102 —105 102 —105 
15,000 | West African Telegraph, Shares мА 10 К Р 34— 4 33— 44 
90,008 West Coast of America, Nos. 1 to 30,000 and 53, 001 to 53, 008 . 24 ©з АР — 1 0— 4 
150,000 | Do. do. 4% Debs., 1 to 1,500 guar. by Braz. Sub. Tel. | 100 s ju к 94 —101 94 —101 w vs 
267.990 Western Telegraph, Ltd., "Nos. 1 to 207,930 ^ А 10 7 95 7 % 1% 11j— 12 117— 131 123 112 
75,0008 Do. do. 5 Debs. 2nd series, 1900 . р 100 m ee а 102 — 105 102 —105 КИ 
400,000 Do. do. 4 А Deb. Stock Red. .. - 100 "S 8 ick 99 —102 99 —102 
88,321 | West India and Panama pe ia Le - s 10 Ё 2% - — 3 
31,563 Do. do. do. 6% Cum. Ist Prof. ал Ms 10 A i 44— 5 4 5 
4,669 Po. do. do. 6 Cum. 2nd Pref. — . 10 E з — 4 3— 4 
80,000“ Do. do. do. 5 5 Debs., Nos. 1 to 1, R00. 100 100 —103 100 103 
{ | 
ELECTRICAL RAILWAY, MANUFACTURING AND INDUSTRIAL COMPANIES. 
| | | 
| 
20,000 | British Aluminium 7% Cum. Pref. 10 , | 514, . 3— 44 91— 44 
300,0001 Do. do. 5% lst Mort. Deb. Stock Red. Stock . ee . 83 — HH ‚ з — RS Fy ux 
100.000 | British Electric Traction f 2 А 10 8*6 | 9% 9% |, 13) —H 13 — 14 95 132 
100,000 . Do. do. 6 A. Cum. Pref. s 10 - va as |. 125-— 13 | 124-- 13 122 12 ' 
60,0000 | Ро. do. 5 * Perpetual Debenture Stock Stock id К: ж 124 -—127 124 —127 126 noy 
100,000 | British Insulated Wire Ord vá o 8 5 20 % 15 % 10 9$ 71— 81 1717 — HM z 
100,000 | Do. do. % Cum. Pref. 5 = P к n— 6 | Ы— 6 
50,000 Do. do. "t 5, Ist Mort. Deb. Red.. 100 T ias 103 —106 108 —106 4 
50.000 |€Browett, Lindley & Co. (1899), Ord. - » £l T 8% 135. to 158. 135. to 158. . 
50,000 f Do. do. 6% Сит. Pref, -T £l iu 6% 165. to 16/6 16s. to 16,6 E s 
105,731 | Brush Electrical Engineering, Ord., 1 to 105,731 .. 2 | 54% 5 % Nil i— 1 l-- 14 p m; 
150,000 Do. do. Non-cum. 6%, Pref. 2 6% | 6% 3% 1— 1 14— l; 1 | . 
125,0001 Do. do. 4% Ж» Perp. Deb. Stock Stock |... M .. | 100 —108 100 --103 ^ T 
125,000! Do. do. 44%, Perp. 2nd Deb. Stock Stock is i . 91 — 99 93 — 9 Е 
35,000 | Callender's Cable Construction shares 5 15% |15% 20 4, | 154— 1 | 151 — 167 153 
40,000 Do. do. do. 5 0 Cum. Pref. 5 we . ix e| 5 6 51— 25 
90,0001 Do. do do. 415, Ist Mort. Deb. Stock Red. Stock | MM NE 109 —113 100 —113 | 
1,860,014 | Central London Railway, no Stock Stock „ E 104 —107 108 —111 107 1054 
491,093 Do. do. x, Pref. Stock. Stock » | €% 107 —110 107 -110 1054 lus} 
494,993 Do. o. bel. do. Stock „ |4% 10% —108 108 —111 1 .. 
1,930,000 | City and South London Railway  .. mx Stock | 14, RY 2 % , U-73 | n- 73 121 721 
85,000 | Crompton & Co., Nos. 1 to 85,000 .. 8 18% | во | TH : 21— 31 21— 22 214 25 
Do. 5 % Ist Mort. Reg. Debs, 1 to 900 of £100, and ; БЕ ба o 
100.000; 901 to 11,000 of £50 red. ; | к | — i кайрай. юрю 
99,201 | Edison & Swan United Elec. Light, A' shares, £8 paid, 1 to 99,261 5 6 24% | Е. à— 3 a 
17,139 Do. do. L 2 ' shares, 01— 017,139. 5 6% , MH | .. ' Wy 2 1— 24 
931 Do. do. x, Deb. Stock Red. 00 |] 6 . 74i — тв 74 — T8 
400,000; Do. do. 5% 2nd Deb. Stock Prov. Certs. all pd. 100 | .. u „ р 77 — 82 77 — 82 
112.100 | Electric Construction, 1 to 112,100 2 | 6% 6% | 6% | 14— 2 11— 2 
31300 | ро, do. 1% Cum. Pref., 1 to 91. 300 Г 4 as .. 94—.3 | 291— 2 
1925000 Do. do. 4% Perp. Ist Mort. Deb. Stock Stock , ,. » ы 99 --102 99 —102 
25000 | General Electric Co. (1900), 5 % Cum. Pref. 10 | s [53 | 5% | 10—10 10 — 104 
200,000 do. 4% Mort. Deb.. Stock |.. е E 99 —102 100 —103 * е 
35000 | Henley's (W. T.) Telegraph Works, Ord. 5 15€ 2% 20 16 — 17 16 — 17 164 16; 
35.000 pe. do. 4% Pref. .. 5 1 43% - 74— 67 ie —. 57 Ue e 
45,000 do 41 Mort. Deb. Stock Btock a | m $a 109—113 109 —113 
90,00) | India- “Ruler, Gutta-Percha & Telegraph Works T m 10 10% (10% . =, 204— 214 204— 214 
300,0001 do. do. 4 % Ist Mort. Deb. | 100 TE MC Ин 99 —102 ! 99 —102 | 
31,500 Liv ms Overhead Railway, Ord. .. uy qan c me» ЭО 10 3% 34% 14% 44 — 5 fid ar | 
10.000 Do. do. Pref. £10 paid 10 Brg) de hex! ce tus 10 — 10} 10 — 10. | 
7,990 | Parker (Thomas), Ltd., Ord., Nos. 1 to 7,500 10 | is 5 e 0, BA M4 144— 154 
sRosling & Fynn 6 %, Cum. Pref. | #1 a> | 6% „ | 19,0 to 20/0 — — 5 5 na 
37.350 Кыыл Construction and Maintenance. . 12 156% 173% 20 % % |^ 34 — 41 37 — 40 39} 33 
150,0001 do. 4% Deb. Bds., Nos. 1 to 1,500 Red. 1909 100 . 102 —105 102 105 i 5 
10,0001 | Waterloo & City Railway, Ord. Stock ; .. | 100 3% 8% | 83% " 90—98 ~ 91—9 
| р | | 
ЭНЕЛЕРИ. Ж, | 


t Unless otherwise stated all shares are fully paid. 


q From Manchester Share List. 


LATEST PROCURA BLE QUOTATIONS or SECURITIES NOT ‘OFFICIALLY QUOTED. 


Oldham, 5 and Hyde Electric (£10 pd.), ога 13—14. 
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SHARE LIST OF ELECTRICAL COMPANIES "rS —ELECTRICITY SUPPLY COMPANIES. 


Present 
Issue, 


100,000 
100,000 
20,000 
20.000 
50,000 
70,000 
40,000 
250,000 
44, £36 
150.0001 
70,005 
40,000 
400.0001 
300,000 
40,000 
20,000 
400, 0001 
50.000 
30,000 
140.000 
21.000 
900.000 
110,000 
19.810 
250.0007 
100,000 
220.0007 
27A, 0007 
10,852 
40,000 
90 000 
150.0001 
12.000 
50,0001 
65.000 
110,000 
24,141 


do. 5 M Cum. Pre... s 5 у, 3: | oe 6 61 


CH EMICALS, &c. 


а Acid, Hydrochloric 
» Nitric.. 

„ Oxahe.. 

Y Sulphuric 
Ammoniac, S ; 
Ammonia, Muriate (ery stal) 


Bleaching powder T 
Bisulphide of Carbon 

Borax. xx 

Bensole 90 my 

a (5090 %% 

Copper Sulphate 

Lead, Nitrate , 

„ White Sugar 

„ Peroxide 

Methylated Spirit . 

Naphthu, Solvent 90 ^o at 1607 С). 
Hiehromate, in « 
"T" Сапе НИ 
» Bisulphate 
Shellac 
Sulphate of Magnesia 
Sulphur, Sublimed Flowers 
ER Recovered 
ig Luinp .. КЕ 
Soda. Caustic white 70%) 
„ Crystals Ч 
„ Bichromate, casks. . 


„ 


1 
9 ve 
'» 


Quotations 
supplied by 


Company. 


Blackburn Co 
Blackpool and 
Bristol Trys. & Cer. Co. 
British Elec. Trac. Co. :— 
Devon 
Dudley—Stourbridge. . 
Gateshead 
Gravesend— Northtlees 
Greenock— Pt. Glasgow 
Hartlepool А 
Kidderminster .. 


Merthyr 


Middleton 
Oldham-—Ashton 
Poole 
Potteries 
Rothesay.. 


* subje ct to Founders i Shares. 


METALS. &c. 


Aluminium Ingots, in ton lots on 


Sheet, in ton iot E" 
Babbitt’ s metal ingots 
Brass irolled metal 2" to12") basis 
Tube (brazed) 
(Bond drawn). 
Wire, 
Copper Tubes dir adi 
(solid drawn) 
Copper Bars (best selected 


a Messrs. G. Boor & Co. 
b The British Aluminium Co., Ltd. ee 
c Messrs. Thos. Bolton & Sons., Ltd. BAM 
d Messrs. F. Wiggins & Sons. Pl ) 


rt 


— 


— eee zeige Closing | Closing | Business done 
NAME. Div хее for the Quotations | Quotations week ended 
| last three years. Oct. 15th. ‘Oct 22nd. | Oct. 22nd, 190. 
1899. 1900. | 1901. | Highest. Lowest. 
Blackheath and Greenwich Dist. Electric Light, Ord.. : X | ahd 1 жа: mam | 
44° Ist Deb. Stock, Prov. Certs. s us | 105 10 105 — 10 TE 
Brompton & Kensington Electric Light Sup., Ord., 1 to 20,000 6 X, 6 8 103 102 104 — 103 105, 
Do. do, x, Cum. Pref. 2 5 2 104 - 10 101 — 10; S v 
Charing Cross and Strand Electricity Supply 8 9% 9 J, |10 X 9 — 93 9 — 94 91. | 97 
do. do. 4А, Cum. Pref, T. - z $5 - 6 M 6 Sia i 
do. City Undertaking " 1155 Cum. Pref. T ae A 41— 5 43 - M ed 
do. 4, Deb. Stock Red. а 2d n aig M. 105 —-107 105 -107 sa 
*Chelsea Elec tricity Supply, Ord, m X 5, 4 *. 53-- 6 5 6 T | 
do. , Deb. Stock Red. Ж E. 3 109 112 109 112 "UL 
City of London Electric iene. Ord. 40,001 —110,595 4% 0 x, 5 'X, 91. 101 10 -. 1t Cry 102 
64, €um. Pref., 1 to 40,000 : 6% 6 '4 2 122 - 134 13 -- 14 a 1 a 
5 *, Deb. Stock, Serip. (iss. at 115) all paid . M e - 123° 12 123 --128 ; NE 
: 449, 2nd Deb. Stock, Prov. Certs., all paid . Us VA m P 103 —106 101 107 х С 
Connty of London & Brush Prov. Electric Lighting, Ord. 1- 40,000. . 4 «X, 4 4% Hh— 9 81 — OA RY | xd 
| do. do. 6 9, Pref., 40.001 60,000. . 6% | 6% . | nií- ni 111 12i " 
do. 44, Deh, Stock, Prov. Certs. (all Dont Red m = 111 —114 110 —113 119 ] 111 
Edmundson's Electric Corporation, Ord. Shares А 6 X 1% T% 61— 6 G 67 b cus 
15 6%, Com, Pref. . T те 6 — G — 64 .. 
44°) Ist Mort, Deb; Sock 100 z M 2 107 10 107 110 7 
Ке nsington and jaitentelwtdue Electric, Ord. . e ^ 11% 12 ©, 10 % 10 — 11 10 .-- 11 
do. do. 4%, Dehe аниге Htock .. | Stock Ai 101 —104 101 —104 | 
London Electric Supply Corporation, Limited, Ord. .. T T 3 ud 21 44 — at 14 
do. do, 6° Pref. . 5” 44— 5 41 5 i 
do. do. 4 % Ist Mort. Deb. Stock Red | Stock» 2$ xd ИЯ 96 -- 99 90 - Є: | КУ 
Metropolitan Electrice Supply, 1 to 100, 000 . s = bea 10 e 5% б 'X, 63 154 - 164 154 - 16j 36 | 15 
do. 415, Ist Mort, Deh. Stock os ©» m 9 : 110 --115 . 110 -115 Han AO Dy 
do. З Mort. Deb. Stock Red... | Stocka - me 99 102 99 102 — 
Notting Hin Electric Lighting | us x 10 7% TO oO 131 143 134— 144 - Аъ 
St. James? and Pall Mall Eleetrie Light, Ord. ag T 51 144, | 144%) | 144%, 15 - 16 15 -- 16 1573 15 
do. do, 7 4, Pref. 20,081 to 40,080 BY 7% | 7% | 15 | ER 94 BRA- 9А B В 
do, do. 34%, Deb, Stock Red .. | 100) 5 "n ae эз — 101 gH — 101 | 
Sinithtield Markets Electrie Supply, Ord. Е i s M Б dey i in 19— 21 11— Кы | 
do. 4%, Deb. vig ot к ae 100 J. ©з s Tor: N) — 90 | М) -- ' 
South London Eleetrieity Supply, Ord. "rm " ла 5% - x T 94 7.3 u- 
Westminster Electric Supply, Ord. .. r apu v 5€|13"5 |1044, , 10157 111 — 124 | 114 - E | 16 | 
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MARKET QUOTATIONS, Wednesday, October 22nd. 


— — — — ä — ee CES REESE — — —— — 


! This week. Last week. Ine. or Dec. METALS, &c. (continued). This week. Last week. Inc. or Dec. 
per ewt. | 5I- | 5i | A ' f Copper Sheet - se .. per ton 267 | £67 | 
per ewt. 22/- | 22/- | su Т „ Rod. .. per ton | £67 £67 
per ewt. 12% 30’. е (ес trolytie) Bara .. per ton £65 £65 | 
per ewt. | 56 ' 5/6 e СА "E Sheets .. per ton £74 274 | 
per ewt.. 12 1 42 - e " 7 Rod .. per ton £65 i £65 | 
ber ton £3310 |. £33 10 e E $i H.C. Wire per lb. 744. 74d. 
per ton £30 | £30 J Ebonite Rod v E m .. per Ib. 3/- 9;- ; 
per ton £410 „ £410 f i Sheet " " .. per lb. 5/- | 5/- | 
per ton £15 £15 n German Silver Wire 5 .. рег». 1/44 | 1/43 
per ton £13 | 113 h Gutta-percha fine.. we .. per lb. 8j- 87 
ber gal. T | 7i- bag © h India-rubber, Para fine .. .. per Ib. 3/1 to 3/24. 3/1 to 3/ 2 
per zal. | 56 5/6 | т | гоп, Charcoal Sheets .. per ton , £18 £18 | = 
per ton £19 £19 (04 „ Pig (Cleveland w nrrants} | per ton 53,14 | 53 54 4d. dec. 
per ton £24 | £21 i „ Forgings, according to size. per ton. From 411 From £L ` 23 
per ton : £331 £31 | i „ Scrab, heavy e per ton 47/6 to 50, | 47/6 to 50, -— 
per о £27 10 £27 105 i „ Wire, galvanised No. 8 .. per ton £9 15 49 15 2s 
er gal, 26 : ©» : Fo. 
bin Sud. | | 2t i g Lead, English Ingot - e per ton | 0 1115 ET 6 28. Gd. dec. 
baer Ii. l. 31. А " „ Bhet t.. .. per ton 13 EW 
per ton £21 £21 E m Manganin Wire No, W. .. per lb. | . | 87 | 
per ton кал £35 ү б ues % Mercury per bot. £815 48 15 
per ewt. 109) - 100 " | «4 Mica (in original CO ses) small . per lb. 34. to 9d. | за. to 9d. 
per ton £4 10 | £1 10 | d д Уз „ Ine dium per lb. | 1/9 10 2/9 19 (0 2:9 | 
рег ton £6 5 £65 . " | d „ large .. per lob. 3:810 73 | 8/8 10 7/8 | 
per ton £5 10 | £5 10 = p Phosphor Bronze, plain castings per lb. 112d. to 172 1144. to 172 
per ton th £5 si р s rolled bars X rods per lb. 1, to 1/3 1jtoli3 ` 
per ton £1015 410 15 p Ка SUE K Sheet per lb. From 1/2 : From 1/2 
per ton £3 EE TEN о Platinum, 2 | .. per oz. £4 £1 
per lo). ом. эа. | " p Silicium Bronze Wire per 10. 9d. to 1/- 9d. to 1/- | 
i Stee , Magnet, acc dito dese p n per ton £58 £58 | 
| | ' Уо уу M in bars hs From £15 11 10 ig 
| " : 1412000 411 ‚ ; 
per ton | £148 £1- 18 | . | g Tin, Block . . we "E per ton i 1 £121 EN £118 10 : £2 10 inc. 
per ton | £221 £224 - | т y Foil . .. per Ib. 1,6 | 1/6 \ 
per ton £191 £191 a n „ Wire, Nos. 1 to 16 . per lb. | 1/64 . 1/63 | 
per ton £40 to 4110 £10 UM p White Anti-friction Metals— 
per lb, 63d. 631. уу hite Ant" brand , per ton £36 to 40 £25 to £60 
per 1b. нї, | мі, 1: j Yurns,2/10s Grey Cotton, on кр ‘Is per Ib. vit >» 71. | T 
рег Ib. 71. | 7d. | E j „ 6 len. Flax. .. ber Ib. T: | 531. | 82 
per I. Td. | за. | a j „ 3 ply 10 Ibs. Russian per Ib. ай. dig. v 
per lb. к. \ Sid. ( T |J » 10 tbs. Russian, single .. per Ib. 4441. i fad, e 
perlb. c 91. i 9.1. ; -— ) A 180 lbs. Jute rove per ton #111 , £l. 
per ton £67 | 206 i k Zinc, Sh't(Vieille Montagne bmd. ) per ton 523 | £23 
| | = 
f India-Rubber, G.P. and Teleg. Works B k Мез Morris Ashby, Limited, 
g Messrs. James & Shakspeare. [Co., Ltd. tatia m Messrs. W. T. Glover & Co., 
h Messrs. Edward Till & Co. | | Quo Н n йз n Messrs. P. Ormiston & Sons. 
i Messrs. Bolling & Lowe, suppnee OY | o Messrs. Johnson, Matthey & Co., Ltd. 
e Messrs. Frederick Sinith & Co. j Менинче Walter H. Hindley & Co., pu p The = Phosphor Bronke ан Ltd. 


— 


= ee — ee ——— -- —— — — — — — са 


Reoclpta or Miles | | Receipts for Miles 
the week, | Total to date. open. ЕК y we Week, | Total todate. | open. 
ad ĩðV. сое d 8 8 | Company. Wee са „„ IE ре бү. is 
„me Inc. or Inc. { ending : " Inc. or This|Last 
Am nt. dec. | Am’nt. по Ог арав Н | Am'nt, 110 or Am nt. | dec.* Fear. “year. 
— — — . — — to — ар e Dee . noL Ste m — — —— р 
| | | £ | | ! 
£ £e e £ | c B. E. T. Co. e | £ £ | £ c £ 
70 | + 70 24220 + 81 E. 13) S  Southpors Oct. 10 991 | + 86 10,684 ! + 3,755 5 
эб + 6 18.861 — &8 74 7) & South Staffordshire. „, 10 733 — 78 81,045 — 804) 21 
405 eb] | — ав |28 З втапвев.. .. „ 10 46L | + 28| 19,41 + 1,0651 | 
| Г | E Taunton .. M = » 10 56 | — 19 9721.— 181! 1 — 
408 | +178 | 17,0690 + 892! 5 5 88 Tynemouth ..  ..| „ 10! 298 | + 8H | 12,422. + 1,581 92 
748 | + 76 | 81000 + 8,835| 183 | 183 2 Weston super - Mare. „ 8 | 72 = 40 — 22| — 
972 +2409 | 80.394 + 5.551 10} | 94 25. Wolverhampton Dist.| „ 10 802 | 4178 | 8.40, + 5,52, 106 — 3 
211 = 2,213 — 8 - 5 Centra) London Railway | „ 18, 5,871 | +645 | 102,667 + 4,906, 6 | 6 
602 | +2'4 | 90660] +124198! "| 74 f City and 8. London Ry. | „ 19 | 8,273 |41,:02| 45,799 | + 15,527 i 4 
214 | — 25 | 10,516 | + 1,19 ( 43 „ Doncaster Corp. Trys. .. Sept. 27 — — | 156| — 8 
120 | +.10) 5.167 81) 4 45 $ Dover Corporation Trys. Oct. 18 201 | 14] 9,412 + 51, 8 | 8 
193 | — 30| 8.270 — 1.616 8 | S $ Dublin United Trys. ... . 17 4,990 | «6 | 79,819 + 1,256 | 46 48 
237 | — | Ве») — | 8| — р East Ham Tramways ..  , 18 493 | «114 9.020 + 1,516] 6 | 4 
653 | + 21,719 | + 1.116} 8 | 8 8 Glasgow Corp. Trys. » 18 | 13,600 |.—967 244,117 —11,646 d 48 
22 | — 8| 10/742 — 138 250 M Liverpool Overhead Ry. „ 19 1,520 | + 59 | 25,800, — 1,146 б 
1,026 | +199 | 60,087 | + 3,715 * Newcastle Corp. ... o» 18) Ва] — — — [851 = 
67 | + 30 | 15355|4 79 —| — Sunderland Corp. don 19 1,00 7] — | — 17 171 


op. 
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RECENT PROGRESS IN LARGE GAS ENGINES. 
By Hexserr A. Номрнвеү, M. I. Mech. E., A. M. I. C. E., M. I. E. E. 
(Abstract of Paper read before Section G, September 11th.) 


THE development of large gas engines which has taken place during 
the last few years has but few parallels in the history of engineering 
enterprise. Gas engines of 1,200 н.р. and 1,500 H.P. are already 
working, and others of 2,000 н.р. to 4,000 н.р. are being constructed. 


TABLE I.— LIST ОЕ Gas ENGINES OVER 


gate of 8,300 H.P., or an average of 296 H.P. per engine, and the 
Premier Gas Engine Co., of Sandiacre, Nottingham, supply 23 
engines, with a total of 9,300 H.P., giving an average of 404 H.P. per 
engine. These two makers collectively supply 17,600 н.р. and of 
this power 12,500 m P. is for driving dynamos. 

This is a striking proof of rapid progress, but we have to look 
abroad for the great achievements in this direction. Neglecting 
throughout this paper all engines below 200 H.P., we find that 
Messrs. Korting Bros. and their licensees have made, or have under 
construction, 32 gas engines, with a total of 44,500 H P., averaging 
1,390 н.>. per engine. The Société Anonyme John Cockerill, of 
Seraing, and their licensees, come next, with 59 engines, having an 


20) H P., DELIVERED OB EN Hann. 


Engines for driving dyoamos. Engines for other purposes. | Total ма fer all 
Btyle of engines and name of makers. :е- Total Е Total | Total Total , Average 
| Б | poca ! ae ee owe Number pied number | с number Toal сосе 
engines. | of of of engines, of of o power. per 
| each. engines. | engines. each. | engines. engines. ee engine 
| 
ы ee B спе, manufactured 8 | por 2 1,200 | | 
y the Société Anonyme John bra 3 800 | 
Cockerill, of. Beraing, ае 3 250 25 11,950 J 6 600 34 21000 59 32,950 ^ 558 
xis | 9 600 |. 18 200 | 
| j 2 300 | . | | 
Körting engine, manufactured by | 16 | 2,000 | | 
G. br. Körting, Maschinenbau | 7 1,000 | | 1 1 000 | 
Aktien Gesellschaft, formerly, [ 1 | 700 | 11 9,200 1 700 21 235,300 32 | 44,500 | 1,390 
Gebr. Klein, in Dahlbruch, and 3 500 | 1 600 | | | 
Licensees. | | | 2 500 | 
11 200 
12 300 | | | | 
2 | 350 | | | | 
| 1 | 400 | 
i Ее NE 1 | 20 : 1 200 | 51 20.655 405 
| 5 1,000 { 
| 1 280 i 
2 250 | | 
3 225 | | 
6 1,000 ү | | | 
“ Oechelbüuser," manufactured by 3 600 |! 1 1,200 1! | | 
the Deutsche Kraftgas Gesell- 3 500 >: 22 13,000 1 700 > 6 | 3,900 28 16,900 603 
schaft and Licentees. 7 400 | | 4 500 | | 
3 300 i | |. 
| (95 | 300 | | 
Westinghouse Machine and Manu- ! 4 500 | 
facturing Co., East Pittsburg, 4 650 — 45 17,600 Returns not complete 45 17,600 391 
U.S.A. | 1 |1000 |. | 
The B 1 1.500 
e British Westinghouse Electric 23 250 | Í | : 
апа Manufacturing Co., Ltd. j 1 600 | ` e 6,350 | 1 250 1 | 250 25 6,600 264 
; | 2 4,000 | | 
о of | i : 
врт ауны раат Майа / | - а % „ nue o uxo nes 
1 700 | | | | | 
" Premier" engine, manufactured | 500 | i 905 
by the Premier“ Gas Engine 3 495 19 7.250 J ү 280 4 2.050 23 9.300 404 
Oo., Sand iaere, Nottingham. 9 250 | | | 1 200 | 
1 200 N 
—— —— ЖЕ We 
rossley Bros. Ltd., Openshaw, | 1 400 "EE 1 400 | | 296 
Manchester. | 3 950 | 17 5,270 . 1 5 950 f 11 | 3,050 28 8,300 
| 8 200 7 | 200 | 
Strutbers, Wells & Co., Warren, Pa. `0 500 2 1,000 — — — — 2 1,000 500 
"Letombe" engine, manufactured 5 400 | | 
by Compagnie de Fives Lille, | 4 250 | 16 4,400 — — — — 16 4,400 275 
France. 7 200 | | | 
Stockport " engine, manufactured 3 300 | | | 
by Andrew & Co., Reddish, near | 2 250 E 5 1,400 — — | — — ӧ 1,400 280 
Stockport. | : | | 
шы engine, manufactured я | | 
by Vereinigte Maschinenfabrik 1 00 \ | " 
Augsburg und Maschinenbau | 1 400 : 1,109 : 1,200 2 | aos : А 9,500 
Gesellschaft, Nürnberg. | | 
a ³ ⁰⁰⁰ eet Jö ðͤ A кшш з бз 
Totals {| — — | 28 939955 НА = 89 $2,000 327 | 181,605 | 905 


In the Paris Exhibition of 1900 the 600-н.р. Cockerill gas engine 
created much surprise, but now the makers have in hand an engine 
of 2,500 H.P., and are quite prepared to build a 5,000 H.P. gas 
engine. 

In England the first gas engines above 400 Н.Р. were only started 
in the year 1900, and they worked with Mond gas. One was a 450- 
H.P. ‘Crossley engine, and the other a 650-н.р. “ Premier” engine; 
both engines had two cylinders, and were direct coupled to large 
dynamos supplying current for an electrolytic plant at Messers. 
Brunner, Mond & Co.’s works at Winnington. Additional gas engine 
plant is now being added, and all the dynemos work iu parallel. 
At the present time (August, 1902) the two leading English manu- 
facturers have delivered, or have under construction, 51 gas engines, 
varying in size between 200 and 1,000 нр. Of these Messrs, 
Crossley Bros., of Manchester, supply 28 engines, having an aggre- 


———— — - 


aggregate of 32,950 н.р., во that the average size of the engines. 


built by this firm is 558 н.р. The Gasmotoren-Fabrik Deuts takes 
the third place with 51 engines, developing collectively 20,655 H.P., 
and is followed by the Deutsche Kraftgas Gesellschaft and licen- 
sees, working under the Oechelbüuser patents, with engines number- 
ing 28, and giving 16,900 н.р. Table I. gives a classified list of 
these and other large gas engines, and shows the remarkable total of 
327 gas engines, capable of supplying 181,605 H.P. А 
Although America has lagged somewhat behind the Continent in 
adopting large gas engines, there is evidence that this state of affairs 
will pot long remain. The De la Vergne Refrigerating Machine 
Co., New York, have taken out a license to manufacture the Kö 
engine, and have on order 16 2,000-в.н.р. engines (total 32,000 H. P. 
of the Körting type; and the Lackawanna Steel Works, Buffalo, 
U.S., have ordered five 1,000-в.и.Р. engines for coupling to dynamos. 


Le 


E 


if 


minus the 


ona e! ol this is the regularity given in the last column. When the governor 
the out one admission of gas the regularity is diminished, and is then called 


"mallet engine 
pights at цьце] 
World's record in this respect. 


It is only a question of time before America will be one of the 
largest producers of gas engines, and one enterprising American 
firm, the Snow Steam-Pump Works, of Buffalo New York, has 
already put to successful work віх 1,000-н.р. gas engines, and has 


: ae = " " L 31 
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now nearly completed the construction of two enormous gas engine 
gas-compressors of 4,000 H.P., the first to be running by next 
November, and the second by January, 1903. The Westinghouse 
Machine and Manufacturing Co., of East Pittsburg, have made 
gas engines of 1,500 H.P., and are prepared to build sizes up to 
3,000 н.р. 

Fig. 1 is a view of the standard 500.m». Crossley gas 
engine. It is a two-cylinder vis-a-vis engine, with both connecting 
rods coupled to the same crank. The Otto cycle is employed, and 
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bustion. The large air piston acts as a guide for taking the oblique 
thrust of the connecting rod, and also assista in bringing the re- 


P N 


ciprocating parts to rest by cushioning the air on the return stroke, 
thus facilitating smooth ranniog and helping to keep the connect- 


Fic. 2. 


the explosions follow at unequal intervals, two explosions taking 
Place in one revolution and none in the next. The diameter of the 
cylinders 1s 28 in., length of stroke 36 in., and speed 150 revolu- 


Tasim II.— Cockerill “ Simplex” Gas Engines Working with Blast 


Furnace Gas. 
7 | mM | 
©: $ gs eu Regularity. 
oo, 8 | fq 88 © 
ЕЕ T. Sytem. 55 29 Sm 
8 5 TENET ЕЁ 832 34 
o i Bs 2 2 со оз . 
E aa A 3 420 5 
== he "m: E _ оса tie : ри 
La, 100 BSinglecylinder 150 600mm. 90)mm. : 35 60 
| | (23°62 in.) (Bibin) | | 

bi 925 Tandem 150 n | T 411 t0 

с' 450 Doable-tandem 150 А | 15 52 20 
П.а 200 Single-cylinder | 150 750mm. | 900mm. ' 44 78 

| (009 5 іп.) ^ (85:5;п.) 
bj 425: Tandem 170 „ н" 50 96 
с 850: Double-tandem ` 150 " | $s . 65 260 
III. g 300 Siagle-cylinder | 900 mm. Im. 63 110 
TE | (235˙5 in.) (89375 in.) | 
h' 660. Tandem ' 390 » a [ T 150 
€ 1,800 Double-tanden ' 380 H 25 ! no 400 
IV, d v. Single-cy inder | 100 1 LUO m. 1:20? m. 63 | 105 
18 8 in.) | (47:4 in.) 

b 1. C00 Tandem 100 ‘a | m 74 140 
% 2900, Deuble-tardem | 100 s » 95 | BHO 
Via 600 Single-cylinder vO 1300 m. 1:400 m. 19 | 80 

| | (91-18 in. 5511 in.) | 

h 1380. Tandem | | 5 2. ñ hj 22 | 48 

©\2,500 | Double-tandem 90 " | si . 99 120 

200 Single- cylinder, 105 | 850 mm. Im. 32 55 
bayonet con- (38˙6 ia.) — (89:375 in.) 
Stcucted | 
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Nore.—The cyclic speed variation ig equal to the maximum angular velocity 


minimam angular velocity divided by the mean angular velocity. The 


“absolute regulari.y," as shown in the last column but one. 


oa Of the seven engines of this size, four are working with 


ond gas, two with Dowson gas, and one with blast furnace gas. A 
(150 н.р.) of the same type ran for 138 days and 
у fall load without a single stop, aud holds the 


Fig. 2 is a view of the 650-H. r. Premier gas engine of the tandem 


Positive scavenger type. The motorcylinders are placed in tandem, 


and the front cy! d : 3 ap 
piston comp under has an enlargement, in which an additional 


resses the air required both for scavenging and com- 


Fia. 4. 


iag rod always in compression. The motor cylinders are 28} in. in 
diameter, the scavenger cylinder 434 in. in diameter, and the 


common stroke 30 in. The engine runs well at 125 revolutions per 
minute. 


Fig. 3 shows the new type 500-н.р. Premier engine, in which tbe 


scavergipg is performed by a separate cylinder placed at an incline 


and driven from an attachment to the main connecting rod. The 
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motor cylinders are 27 in. diameter, the stroke 27 in., and the speed 
150 revolutions per minute. In this engine the side rods shown 
jn the previous slide are dispensed with, and the two pistons are 
joined by a tail rod passing through a gland in the front cylinder. 
All the valves are positively driven from the elevated side shaft 
shown, and are both opened and closed mechanically. The levers 
for this purpose carry conical rollers, engaging in grooved cams, and 
when two engines are placed side by side to 
give a 100-H.P. combination, the same side 
shaft and cams serve for both, thus making a 
very simple and compact arrangement. The 
author carried out a very successful 24-hour 
trial of this 500-H.P. engine a few months 
ago, the engine using Mond gas. 

We now come to engines of the Simplex” 
type, the original designs for which were 
prepared by M. Delamare Deboutteville, who 
did, perhaps, more than any other man to 
hasten the advent of large gas engines, and 
whose early death deprived the. engineering 
profession of one of its most skilful and 
courageous workers. The Simplex engine 
was the first to give 300-н.р. in a single 
cylinder; but after passing into the bands 
of the Société Anonyme John Cockerill the 
development of this type has been marked 
by rapid progress, and as much as 1,250 H.P. 
can now be obtained from one cylinder. 

Fig. 4 shows the elevation and plan of 
a Cockerill engine of the tandem type, of 
600 H.P., arranged for dynamo driving direct, 
at 150 revolutions per minute. The Cockerill 
Co. are now building an engine of exactly tbis 
type for 2,500 H.P., or 1,250 нр. per cylinder. 
By duplicating the arrangement, we arrive 
ata four-cylinder double tandem engine of 
5,000 n.r. 

Fig. 5 shows nine Cockerill gas engines 
erected for the Société des Hauts-Fourneaux 
de Differdange, each of 600 m.p. three being direct coupled to 
dynamos and six toblowing cylinders for producing theblast required 
by the furnaces. These engines work with blast-furnace gas, purified 
by passing it through centrifugal fans with water injection. 

.The aggregate power of the engines shown in this slide is 
5,400 H.P, and the Cockerill Co. are supplying an even larger 
horse-power to Messrs, Wendell & Co., where nine engines bave a 
total of 6,700 H.r;, and include three dynamo engines of 1,200 H.P. 


each. 
(To be continued.) 


THE MANUFACTURE OF NITRIC ACID AT 
NIAGARA FALLS. 


By ORRIN E. DUNLAP. 


THE new building of the Atmospheric Products Co. is approaching 
completion, It is located on the Jands of the Niagara Falls Power 


ЕЗ Т 
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View OF EXPERIMENTAL; №твісрАсІр PLANT. 


Улі 


Co., on Buffalo Avenue, in front of the upper!works of the Pittsburg 


Reduction Co. The building is of brick, substantially built. When | 
C ie k wis. Shop, ia Which: the apparatus, 


ca 2.ъ 


for the company’s proposed new factory for the manufacture of 
nitric acid will b» made. It is the company's intention to begin 
operations in their factory with 2,000 н.р. The space required for 
their apparatas will be large ; it is interesting to observe that to 
supply all of the nitric acid used in the United States alone would 
require the use of 150,000 H. p., in a factory that would cover many 
acres of floor space. Tne company's process is a success, and to 
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meet even this enormous reauirement would simply mean a vast 
extension of its facilities. Located as the works are at Niagara, 
it is evident that the want of power will never retard their 
development. 

The Atmospheric Products Co. was incorporated in May, 1902, 
with a capital of $1,000,000. The process was evolved by Charles 8, 
Bradley, who is president of the company, and was worked out in 
an experimental plant at Niagara Falls by D. Ross Lovejoy, the 
company's electrician. The papers of incorporation mention 
Charles S. Bradley, William E. Knight, William F. Crawford, 
Harry E. Knight, David J. Newland, C. von Gruever and William P. 
Hammond, all of New York, as directors. ‘The patent claims of the 
company are for “exposure of a mixture of nitrogen and oxygen to 
the action of an electric arc, and renewing the mixture so as to pre- 
vent dissociation." The patent is for a method of producing 
nitrogen compounds from atmospheric nitrogen. 

In the experimental station a 45-Kw. generator, whice ordinarily 
delivers 0°75 ampere direct current at 8,000 volts, but of & capacity 
to give several amperes at 15,000 volts, has been in cee. The 
company bas found it necessary, in order to secure efficiency, to use 
an arc which is divided into small, thin, flat sub-divisions, 80 as to 
present a large surface for а small amount of power. in fact, the 
thinner the arc, the greater is said to be its 
efficiency up to the point where it is broken, 
There are 138 of these arc contacts, and each 
is made and broken 50 times per second, 


each arc receiving about 0005 
Despite the number ot the arcs, they a 
sprung successfully, 6,900 in the apparatus in 
use, each arc lasting about one 20,000th of a 
second. When the arcs form there іза sudden 
increase in the current, and short-circuit- 
ing is prevented by inductance coils in series 
with the arcs. These retard the current for 
about one 40,000th of z second, and during 
the remainder of ttz period, or апоѓлет one. 
40,000th of a second. »* ` 2 arc is drawn ont 
and about to bros, their effect is to 
prolong the arc.  W..2n 8,000 volts are 
used, with an avera,. >f 1-200 of an 
ampere to an arc, the arcs are drawn out 4 to 


6 iuches. Aor bic 
During the time the company has been ex- 


perimenting at Niagara Falls, its 
has been located in the Ampere 0-- 
chemical Co.'s plant in the rear of the United 
Barium Co.'s factory. The apparatus is 
well shown in the illustrations. is of 
iron, standing 5 ft. high, and is 4 .in 
diameter. Atrached to the sides the. are 
кіх rows of inlet wires, 23 to a row. ‘A vertical | 
shaft runs through the centre, and coutains à ` 
series of 23 radial arms, Each plane ћаз віх 
radial arms. The radial arms are tip 
platinum wires that extend to withio jy in. 
of the similar wires on the opposire pole 
When the two points get close a зра: 

pm about; in. to meet the approaching poi 
as the point retreats the arc is drawn out. In series with t 
is a resistance coil 12 in. long and 5 in. in diameter, imm 
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shaft at 500 r.p.m. requires, it is said, a trifle over a single horse- 

ower, while 5 н.р. is required to give it a velocity of 1,000 r. p. m. 
The theoretical output is 1 lb. of nitric acid per 7 B. P.-hours 
of energy used. : | 

While air can be nsed in the apparatus, after being dried, it bas 
been ascertained that a mixture of equal parte of oxygen and 
nitrogen gives better resulte. Air, it will be recalled, contains one 
part of oxygen to about four of nitrogen, while gases formed contain 
one part oxygen to one and a half or two of nitrogen. A renewal of the 
gases is made to the extent of 3 to 4 cub. ft. a minute. The gases pass 
into au iron reservoir that has a beight of 10 ft. and a diameter of 
2 f, where they still further combine, and then pass into a 
scrubbing tower. This tower is of earthenware pipe, 9 in. in 
diameter, and 925 ft. high. It is filled with coke, and if nitric 
acid is tbe product desired, water runs over it, or, if alkaline 
nitrate is desired, a solution of caustic alkali is used. Calcium 
nitrate is made by using a scrubber supplied with milk of lime. 

The possibilities before a successful industry of this kind are 
almost beyond conception. The world's supply of fixed nitrogen 
is largely in tbe form of Chili saltpetre, au article the supply of 
which is being exhausted so rapidly that it is said only 30 years’ 
supply is iu sight. The world's supply of wheat this year is esti- 
mated to be between 2,861,000,000 aud 2,905,000,000 bushels. 
Before the British Association for the Advancement of Science in 
1898 8ir William Crookes pointed out tbat, by 1931, the amount 
required by the bread-eating people would be 3,600,000,000 bushels. 
While also stating that Nature would not long honour the drafts 
upon ber supply of fixed nitrogen, he pointed out that by 1931 it 
woold require some thing like 1,200,000 tons to bring the wheat crop 
of 1930 up to the amount that humanity will require. It is. in 
supplyiog this that this wonderful discovery which is about to be 
pat in commercial operation at Niagara will be of vast benefit to the 
world. In addition to the United States, India, Australasia, 
France, Germany and Austria-Hungary are wheat-producing 
countries, and are, therefore, interested iu this new development 
that is to be made of benefit to mankind through tne power of 


Niagara, 
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WASHINGTON, BALTIMORE & ANNAPOLIS 
SINGLE-PHASE RAILWAY.* 


By B, G. LAMME. 


(Concluded from page 656.) 


Tux motors on the car are all of the straight series type. The 
armature and fields heing connected in series, the entire current of 
the field passes through the armature as in ordinary series direct- 
current motors. Tbe motor has eight poles, and the speed is ap- 
proximately 700 revolutions at 220 volts. ‘rhe general construction 
is similar to that of a direct-current motor, bat the field core is 
laminated throughout, this being necessary ou account of the alter- 
nating magnetic field. There are eight field coils wound with 
copper atrip, and all connected permanently in parallel. The 
parallel arrangement of field coils assists in equalising the field 
strength in the different poles, due to the balancing action of alter- 
nating circuits in parallel. This arrangement is not really necee- 
sary, but it possesses some advantages and therefore has been used. 
With equal magnetic strength in the poles, the magnetic pull is 
equalised even with the armature out of centre. 

The armature is similar in general construction to that of a direct- 
current motor. The fuodamental difficulty in the operation of a 
commutating type of motor on single-phase alternating current lies 
in the sperking at the brushes. The working current passing 
turough the motor should be practically no more difficult to com- 
matate than an equal direct current, and it is not this current 
which gives trouble. The real source of trouble is found in a local 
or secondary current set up in any coil, the two ends of which are 
momentarily short-circuited by a brush. This coil encloses the 
alternating magnetie field, and thus becomes a secondary circuit, of 
which the field coil forms the primary. In the motors of the 
Washington, Baltimore and Annapolis Railway, this commutation 
difficulty bas been overcome, by so constructing the motor that the 
secondary or short-circuit current in the armature coil is small and 
the commutating conditions so nearly perfect, that the combined 
workirg and secondary currents cau be commutated without spark- 
lug. This condition being obtained, the motor operates like a 
direct-current machine, ana will give no more trouble at tbe com- 
mutator than ordinary direct-current railway motors. Experience 
covering a considerable period in the operation of motors of 
100 н.р. capacity indicates that no trouble need be feared at the 
commutator. 

An extended series of tests was made with these motors at the 
Westinghouse shops at Pittsbarg, both in the testing room and 
uader а car. Fig. 2 shows curves of the speed, torque, efficiency, 
and power factor plotted from data derived from brake tests. 

It should be noted that the efficiency is good, being very nearly 
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* Abstract of a paper read before the American Institute of 
Electrical Engineers, September 26th,. 1902. Я 


equal to that of high-class direct-current motors. The power 
factor, as shown in these curves, is higbest at light loade and 
decreases with the load. This is due to the fact that the power 
developed increases approximately in proportion to the current, 
while the wattless component of the input increases practically as 
the square of the current. The curve indicates that the average 
power factor will be very good. The calculations for the Washing- 
ton, Baltimore and Annapolis Railway show that the average 
power factor of the motors will be approximately 86 per cent. 

The average efficiency of these equipments will be much higher 
during starting and accelerating than that of corresponding direct- 
current equipments, as rheostatic losses are avoided. When ruaning 
at normal full speed, however, the efficiency will be slightly less 
than with direct current. This is due to the fact that the alternat- 
ing-current motor efficiency is slightly lower than the direct- 
current, and in addition there are small losses in the transformer 
acd the regulator. The alternsting-current equipments are some- 
what heavier than the direct-current, thus requiring some extra 
power, both in accelerating and at fall speed. Therefore, for 
infrequeut stops the direct-current car equipment is more efficient 
than the alteruating-current, but for frequent stops the alternating- 
current shows the better efficiency. Tests on tbe East Pittsburg 
track verified this conclusion. But the better efficiency of the 
direct-current equipment with infrequent stops is offset with the 
alternating-eurrent by decreased loss in the trolley wire, by reason 
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Fic. 2.— WESTINGHOUSE ALTERNATING CURRENT RAILWAY Morton. 
No. 91—SINGLE-PHASE—220 VoLts. 


of the higher voltage used, and by the elimination of the rotary 
converter losses. The resultant efticiency of the system will there- 
fore be equal to, or better than, that of the direct current. 

In tbe Washington, Baltimore and Annapolis Railway contract 
the guarantee given by the Westinghcuse Electric and Manufac- 
turing Co. states that the efficiency of the system shall be equal 
to that of the direct-current system with rotary converter sub- 
stations. 

There ів one loss in the alternatiny-current system which is rela- 
tively much higher than in the direct-current. This is the loss in 
the rail return. ‘Tests havo shown that at > 000 alternations it is 
three to four times as great as with an equal direct current. This 
would be а serious matter in cases where the direct-current rail loss 
is high. But the higher alternating-currert trolley voltage reduces 
the current to much that the alternating-current rail loss is prac- 
tically the same as with direct current at usual vultages. In many 
vity railways the direct-current rail loss is made very low, not to 
lessen waste of power, but in order to reduce electrolysis. In such 
cases the alternating-current rail loss could be higher than direct 
cureot, thus decreasing tbe cost of return conductors, Моге 
numerous transformer sub-stations, with copper feeders connected 
to the rails at short iutervals, will enable the rail loss to be reduced 
to any extent desired. | 

As a frequency of 2,000 alternations per minute is used, the 
lighting of une cars and the aub-stations was at first considered to be 
a serious difficulty, due to the very disagreeable winking of ordinary 
incandescent lamps at this frequency. Two methods of overcowiny 
the winking were tried, both of which were suecessful. One method 
was by the use of split phase. A two-phase induction motor was 
run on a single-pbase 2,000 alternating circuit, and current was taken 
from the -unconnected primary circuit of the motor. This current 
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was, of course, at approximately 90° from the current of the supply 
circuit. A two-pbase circuit was thus obtained on the car. Currents 
from the two phases were put through ordinary incandescent lamps 
placed close together. The resulting illumination a few feet dis- 
tant from the lamps showed about the same winking as is noticed 
with 3,000 alternations. With two filamente in one lamp the 
winking diappeared entirely. A three-phase arrahgement would 
work ia the same way. 

A much simpler method was tried which worked equally well. 
This consisted in the use of very low-voltage lamps. Low voltage 
һ the lamp terminals allows the use of a thick filament with con- 
siderable heat inertia. Tests were made on lamps of this type at 
a frequency of 2,000 alternations, and the light appeared to be as 
eteady as that from the ordinary high-frequency incandescent lamp. 
The low voltage is not objectionable in this case, as a number of 
Jamps can be run in series, as in ordinary street railway practice, 
and any voltage desired can readily be obtained, as alternating cur- 
rent is used on the car. " 

There will be an air compressor, driven.by a series alternating- 
current motor, on each car, for supplying air to the brakes and for 
operating the driving mechanism of the controller. The details of 
this mechanism are not sufficiently near to completion to permit a 
description of it. The method used will be one which readily 
allows operation on the multiple-unit system. 

The generating station contains some iateresting electrical 
features, but there is no great departure from the usual alternating- 
current practice. There will be three 1,500-kw. single-phase alter- 
nators. These are 24:pole machines operating at 83 revolutions 


and wound for 15,000 volts at the terminals. They are of the. 


rotating field type, with laminated magnetic circuits and field coils 
of strip on edge. The field coils are held on the pole-tips by copper 
supports, which serve also as dampers to assist in the parallel running. 
The armatures are of the usual slotted type. The armature coils are 
placed in partially closed slots. There are four coils per pole. The 
proportions of these machines are such that good inherent regula- 
tion is obtained without saturation of the magnetic circuit. The 
rise in potential with non-inductive load thrown off will be approxi- 
mately 4 per cent. An alternative estimate was furnished for the 
generators proposing 20,000 volte instead of 15,000. The simplicity 
of the type of winding used, and the low frequency, are both 
favourable to the use of very high voltage on the generator. Ав 
15,000 volts was considered amply high for the service, the engi- 
neers for the railway considered it inadvisable to adopt a higher 
voltage. 

There are to be two exciters, each of 100 Kw. capacity at 250 
revolutions. The exciters are wound for 125 volts normal. The 
armature of each exciter has, in addition to the commutator, two 
collector rings, so that single-phase alternating current can be 
delivered. It is the intention to use the exciters as alternators for 
supplying current to the system for lighting when the large genera- 
tors are shut down at night. 

The main station switchboard comprises three generator panels, 
one load panel and three feeder panels. High tension oil-break 
switches are to be provided, operated by means cf controlling 
apparatus on the panele. The switches, bus-bara, and all high ten- 
sion apparatus, will be in brick compartments separate from the 
board. In each generator circuit there are two non-automatic oil- 
break switches in series, and on each feeder circuit there are two 
overload time limit oil-break switches in series. The two oil-break 
switches in series on the same circuit can be closed separately and 
then opened to test the switches without closing the circuit. With 
the switches in the closed position they are both operated 
at the same time by the controlling apparatus to ensure opening of 
the circuit, and to put less strain on the switches, although either 
one is capable of opening the load. "There will be nine transformer 
substations distributed along the railway line. Each station will 
contain two 2:0-Kw. oil-cooled lowering transformers, sunplying 
approximately 1,000 volts to the trolley system. Two transformers 
are used in each station, so that in case of accident to one trans- 
former tbe station will not be entirely crippled. 

It is the intention of the railway company to operate a direct- 
current road already equipped with tbe direct-current system. The 
present direct-current car equipments are to be retained, but the 
current will be supplied from a rotary converter sub-station fed 
from the main system of the Washington, Baltimore and Annapolis 
Railway. As this system is single-phase, it is necessary that single- 
phase rotaries be used in the sub-stations. There are to be two 
200-K w. 550-volt rotary converters. These are four-pole 500-revo- 
lution machines, very similar to the Westinghouse polyphase 
rotary converters, The armature resembles that of a polyphase 
rotary, except in the number of collector rings, and in certain 
details of the proportions made necessary by reason of the use of 
single-pbase. The commutating proportions are во good tbat any 
reactions due to the use of single-phase will result in no injurious 
effect. The tield construction is similar to that of a polyphase 
rotary. The laminated field poles are provided with dampers of the 
"grid" or “ саре” type, а form used at present in the Westing- 
house polyphase rotary converters. Tnese dampers serve to 
prevent hunting, as in the polyphase machines, and also to damp 
out pulsations due to single-phase currents in the armature. The 
damper acts to a certain extent as а second phase. Each rotary 
converter is started and brought to synchronous speed by a small 
series alternating-current motor on the end of the shaft. The 
voltage at the motor terminals can be adjusted either by loops from 
the lowering transformer or by resistance in series with the motor, 
so that true synchronous speed can be given to the rotary converter 
before throwing it on the alternating-current line. 

From the preceding description of this system and the 
apparatus used on it, some conclusions may be drawn as to the 
various fields where it can be applied to advantage. It is evident 


that a good field for it will be on interurban long distance 
lines such as the Washington, Baltimore and Annapolis Railway. 
On such railways, high trolley voltage and the absence of con- 
verter sub-stations are very important factors. 

For heavy railroading also, this system possesses many ideal 
features. It allows effivient operation of large equipments at 
practically any speed and any torque, and avoids the con- 
troller troubles which are ever present with large direct-current 
equipments. It also permite the use of high trolley voltage, thus 
reducing the current to be collected. In this class of service the 
advantages of this alternating-current system are во great that it is 
possible that heavy railroading will prove to be a special field 
for it. 

For general city work this system may not find a field for some 
time to come. It is probable that at first it will be applied to new 
railways or in changing over steam roads rather than in replacing 
existing city equipments. 

When the alternating-current system applied to interurban and 
steam railways finally becomes of predominant importance, it is 
probable that the existing direct-current railways will gradually 
be changed to alternating current as a matter of convenience in 
tying the various lines together. 

The alternating-current equipments cannot conveniently be 
operated on direct-current lines. It does not follow, however, that 
the motor will not operate on direct current. On the contrary, the 
motor is & first-class direct-current machine, and if supplied with 
suitable control apparatus and proper voltage it wili operate very 
well onjthe direct-current lines. 

In some cities very strict laws are iu force in regard to the 
voltage variations in various parts of the track system to avoid 
troubles from electrolysis. The alternating current system will, 
of course, remedy this. 

In the Washington, Baltimore and Annapolis Railway, the 
generators are wouud for single-phase. In the case of large power 
stations with many feeders the generators may be wound for three- 
phase, with single-phase circuits earried out to the transformer 
sub-station; or three-phase transmission may be used, with the 
transformers connected in such a manner as will give a fairly well- 
balanced three-phase load. 

There are many arrangements and combinations of apparatus 
made possible by the use of alternating current in the car equip- 
ment, which have not been mentioned, as it is impracticable to give 
a full description of all that can be done. But enough has been 
presented to outline the apparatus and to indicate the possibilities 


of this new system, which is Boon to see the test of commercial 
gervice. 


SIMPLE OIL TESTER. 


A SIMPLE apparatus is manufactured by the E. A. G. vorm W. 
Lahmeyer & Co., Frankfurt, and supplied by the Lahmeyer Elec- 
trical Co., 109—111, New Oxfoid Street, W.C., for accurately testing 
the frictional coefficient of different grades of oil at varying 
temperatures. 

It consists of a short length of shaft running in a ring-lubricated 
bearing, and carrying a heavy fly-wheel at each end, which produces 
the ordinary pressure on the bearing. 

This shaft is provided with a pia coupling, so that the motive 
power (either electrical, mechanical, or hand) can be uncoupled at 
any moment while running. The apparatus is supplied in four 
types, viz.—(a) Electrically driven; (5) mechanically driven; (c) 
for hand power; and (d) for laboratory purposes, The last is pro- 
vided with fly-wheels for different bearing pressures, and an exact 
arrangement for measuring speed. 

In the case of the electrically-driven oil tester, a motor is pro- 
vided with an output of about 1 H.P., running at a speed of 
1,800 r. p. m.; this is mounted on a combined base plate with the oil 
tester, and drives the latter by means of & pin coupling. 

The method of testing is as follows :— 

The bearing is supplied with the oil to be tested, the motor is 
started, and the fly-wheel shaft is run at full speed for a certain 
time. The motor is then uncoupled, and the time noted which the 
apparatus takes in coming to rest. 'The better the quality of the 
oil, the longer the shaft will run before coming to rest. Before 
testing the next sample of oil, the bearing is quickly cleaned by 
passing benzine through it, and blowing out the bearing with an 
air current. This obviates any necessity of taking the apparatus to 
pieces, and has been proved perfectly efficient by detailed tests 
which have been made. 

The frictional coefficient of various classes of oil can also be 
tested under normal conditione, as the apparatus is fitted wito 
either electrical resistance coils with a wide range of regulation for 
warming the bearing to the desired temperature, or, in the case of 
the mechanically-driven set, with tubes in the oil reservoir, through 
which hot water may be passed. These tubes can also be utilised 
for cooling, by passing cold water through them. 

The mechanically-driven apparatus is of similar construction to 
the former, with coupling to disengage when required. In the case 
of the oil tester for hand power, two small reduction gear spindles 
are supplied, во as to, obtain a speed of 1,500—1,700 r.p.m. at the 
fly-wheel spindle. | 

With regard to the purchase of oil, it is desirable, before obtain- 
ing it in quantities, that 1-pint samples should be sent in with the 


‘quotation, as the oil tester requires about half a pint. The sample 
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should first be tested to see that it is free from acid; this is done 
in the most simple manner by dipping in the oil a polished copper 

late, and after a time noticing whether there is any difference 
between the part of the copper plate which was immersed in the 
oiland the part left out. After this, the oil should be tested in 
comparison with other Classes of oil in the tester, as before 
described. 

Whether the oil is likely to solidify or not can be tested by 
putting the oil between two polished iron plates and laying them 
together. Should the oil be at all liable to solidify, it will be found 
after a short time that it is a difficult matter to move the iron plates 
against one another. Should, however, it be found that the oil easily 
withstands this test, especially after being in stock a few weeks, the 
required quantity can be ordered with safety. 

The apparatus can also be used for ensuring that further supplies 
of oil are up to the standard, so that with this oil tester there is 
always a simple and effective control of the oil being supplied from 


time to time. 


NEW PATENTS, 1902. 


Compiled expressly for this journal by W. P. THOMSON & Co., Electrical Patent 
Agents, 822, High Holborn, London, W.C., and at Liverpool, to whom all 
inquiries should be addressed. 


91,657. “Improvements in brackets for carrying electric fans.“ J. ANNAL. 
October 6th. | 

21,700. “Improvements іп and relating to telegraphic recording apparatus.“ 
J. T. AnuxsTRONG and A. ORLING. October 6th. 

91,782, ‘Improvements in telephone signalling systems." 
October 6th. (Complete.) 

21,733. "Improvements in and relating to electric fans." J. C. FELL. 
(W. Elswood Coleman, United States.) October 6th. (Complete.) 

21784. "Improvements in telephone apparatus.” G. HovbBicANT. October 


A. Екзтком. 


21,742. Improvements in electric arc lamps." A. M. ARTER., October 6th. 

21,765. “A new or improved electric rheostat.” R. A. LEHFELDT. October 
"th. 

21,711. “Improvements relating to electric rail or track bonds." W. Б: 
Bowker. October 7th. 

21,842, ‘Improvements in insulators.” J. G. Lorrain, (E. H. Tyler, India.) 
October "th. 

21,855. “An improved electrical indicator." October 8th. 
(Complete.) 

21,882, "Improvements in or relating to electrie indicating apparatus." A. 
DrvENBECK. October 8th. 

21,885. "Improvements in electric lampholders.” J.A. HawkswonTH and 
D. R. BRoapBENT. October 8th. 

21,888, "Improvements in systems of electrical distribution." B. G. LAMME. 
(Date applied for under Patents Act, 1901, October 14th, 1901, being date of appli- 
cation in United States.) October 8th. (Complete.) 

21,901. “Improvements in electric accumulators.” P, SCHMITT and C. 


D, WELLS, 


. FasnE. October 8th. 


21,918, “Improvements in alternating current motors.” L. ScavLER and 
Ferrant, LTD. October 8th. 

21,914, “Improvements in and relating to the regulation of dynamo- 
electric machines.” H. Н. Lake. (General Electric Co., United States. 
October 8th. (Complete.) 

„41,935. “Improvements in plug boxes and in plugs therefor for electric 
lighting." G. SutrH. October 9th. 

21,988. “Animproved automatic suspension and electrical contact appli- 
ance for apparatus requiring to be raised and lowered." F. J. TURQUAND, 
October 9th. 
` 21,969. “Electric meter.” Е. 8. Hatsey. (Date applied for under Patents 
Act, 1901, March 18th, 1902, being date of application in United States.) 
October 9th. (Complete.) 

22093. “Improvements in insulators used for electrically dividing into 
sections trolley wires as used on electric railways.“ Н. BRECKNELL, E. M. 
Mrxno and H. I. Rocers. October 10th. 

22004, “Improvements in life guards or fenders for electric cars and 
other road vehicles," E. M. Мохко, Н, BukCkNELL and Н. I. Rogers. 
October 10th. 

22,00. “Improvements. in and connected with electric switches.” H. 
OPPENHEIMER, (Actiengesellschaft, Mix & Genest, Germany.) October 10th. 
22,106, “An improvement in safety fuses for electric leads." “SIEMENS Bras, 
АКТ Co., LTD. (Siemens & Halske, Actien Gesellschaft, Germany.) October 
10th. (Complete.) 

22,107. "Improvements in sockets for safety fuses for electric leads, partly 
applicable also to sockets for glow lamps." SiExrNs Bros. & Co., тр. (Siemens 
and Halske, Actien Gesellschaft, Germany.) October 10th. (Complete.) 

22,108. “Improvements in electrical safety fuses.” SIEMENS Bros. & Co., 
Lr. (Siemens & Halske, Actien Gesellschaft, Germany.) October 10th, 
(Complete.) 

22,185. “Im rovements in and relating to the electrolytic decomposition of 
alkaline chlorides.” J. D, Giumour. October lith. 

22,147. "Electrical fog signal patent for railways.” T. Witson. October lth. 
22,52, “Improvements in telephone call boxes." R. Hart. October lith. 
1 "An arrangement for automatically cbanging the direction of en 
electric motor by temperature variations.“ T. P. HANSEN. October llth. 
(Complete.) 
ез “Improvements in overhead trolley tracks for electric tramways and 
190: like.“ W.J. SrMNER. (Date applied for under Patents Act, 1901, July 16th, 

2, being date of application in United States.) October llth. (Complete.) 


ABSTRACTS OF PUBLISHED SPECIFICATIONS. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
(in eon m High Holborn, W.C., and at Liverpool, price, post free, 9d. 


` 


1614. “improvements iu celis or helices fer eleetrics! purposes.” W,. G. Heys. 
Аса R. Varley and J. C. Andersen, all ef U.8.A.) Dated August 7th, 1900. 
tes to coils or helices for electro-magnets, induction coils, relays, and other 


electrical] & atus, wherein the helix proper is of bare copper wire wound in 

layers side by side with a silk or other insulating cord, adjacent layers bein 

DEAE d from each other by insulating sheets of paper or other material. 
claims. . 


14,104. ‘improvements in electrodes for use in electro-ohomisal purposes." 0. 
Lauckner. (A.V .) Dated August 7th, 1900. Electrodes are formed of plati- 
num or other metallic foil which is unacted upon, and which in addition to acting 
as the electrodes, both anode and cathode, acts as the conductor of the current. In 
the example shown, which is designed for decomposing & salt solution to obtain 
& bleaching liquor, thé vat is formed of insulating material, and is provided 
with an inlet and outlet for the electrolyte, and with platinum-foll electrodes. 
The latter are formed by cementing the foil round non-conducting rods or bars, 
so that the parts of the foil act as electrodes, and parts as eonduotors of the 
current. 2 claims. 


14,121. ''imprevemeunts la methods of and means for electrically -prod 
light." е. C. Marks. (General Electrie Company, U. S. A.). Dated August oper 


Rolates to aro lamps; vacuum tubes. An arc is produced between mercury or 
other substance vaporisab'e at a low temperature, and an iron or other solid 
electrode, or between two mercury electrodes, and is too long for purposes of 
abridgment. 88 claims. 


14,212. “improvements in or relating to electric furnace.” A. J. Boult. (Union 
Carbide Company, U.8.A.). Dated August 8th, 1900. The electrodes or movable 
parts of furnaces are operated by motors controlled automatically by the furnace 
currents, to keep these currents approximately constant; the electro-magnetic 
switches ueed for this purpose may be at a distance from the furnaces. Hand. 
switches arealso provided near the furnaces, 7 claims. 


14,276. “im monts in and relating te electro-chemieal or copying tele- 
mit Beeehranker Maftung 


9. C. Dymond. (Kogler-Teingraph Gesellschaft mit 1 80. 
ву.) Dated August 9th, 1900. Relates to an electro-chemical or copying 


telegraph in which a message recorded in insulating ink on a conducting sheet 
is reproduced by chemical means on a sheet containing an electrolytic material. 
8 claims. 


14,281. *' improvements In telegraphy by means of alternatiag currents and im- 
contacts.” 0. Ferrie. Dated August 9th, 1900. Relates to a system of tele- 
graphy in which are signals transmitted by means of alternating currents, such 
as those produced by an induction coil and an imperfect contact or coherer is 
employed at the receiving station for controlling the local circuit. 5 claims. | 


14,288. ''imprevemoente in electro-magnetio apparatus for jecqmarde." J. 
Szcrepantk and Kieleberg. Dated August Yth, 1900. In electrical jacquards, 
electro-magnets are located in a conducting box, and are in contact with spring 
buttons which are mounted in removable board, and are electrically connected 
by wires with similar buttons mounted in another removable board. The 
buttons bear on the contact levers, the other ends of which rest upon the 
movable templet, formed with conducting and non-conducting portions. The 
circuit is completed by a lever and wires. 2 claims. | 


14,289. ''improvements in electric switches." A. W. B. Pearson. Dated 
August 9th, 1900. In a tumbler switch, the contact lever is made short, so that, 
in the off position, it may rise- approximately vertically, the operating lever 
being curved to allow this. In order togive a quick break, a paw] engages with 
the lever, and is not disengaged until the handle has 1 completed its 
movement, The roller is preferably made of insulating material. 5 claims. 


14,291. ''An improved process for the disintegration ef minerals er eres." 
E. L. Grabam. Dated August 9th, 1900. Relates to & process for disintegrating 
ores and minerals, and consists in immersing them in a solution of sulphuric 
or hydrofluoric acid, or both, and subjecting to the action of electricity. The 
process may be carried out in & series of vats, in which the electrodes are 
placed. Other acids may be added to the solution, and also salts of barium and 
ammonium. The disintegrated oil is ready for concentration. 3 claims. 


14,367. ''improvemonts [а collectors for nse in overhead systems of electric 
traction and the like.“ К. de Kanade. Dated August 10th, 1900. Roller contacts 
for use in systems of electric traction are constructed so that the ball bearings 
shall be insulated. In the construction shown the rolling contact having a 
tapering end, is mounted on ball bearings, which are supported on an insulating 
rod. Electrical contact is made by carbon brushes pressed against the end of 
the roller contact by a spring. The roller may be provided with single or double 


contacts. 1 claim. 


14,368. ‘“‘Iimprovemonts in liquid rheostats operated by means of compreseed 
air." C. de Kande. Dated August 10th, 1900. In the liquid resistance apparatus 
described in Specification No. 16.960, K. p. 1889, controlled by air pressure ad- 
mitted through valves, a short-circuiting switch was provided, c'osed against 
spring pressure by the increasing pressure of tbe air when the resistance has 
been reduced toa minimum. The valves are now modified to ensure tbat, on 
reducíng tbe air pressure, the switch shall be opened before the resistance is 
increased. The controlling valve described in the specification referred to, 
may be made with an air discharge opening, which can communicate through a 
side channel directly with the pipe connected to the resistance apparatus and 


the switch. 2 claims. 


14,373. ''iImprovoments in and in connection with electrical fuseboards." Н. 0. 
Farrell. Dated August 11th, 1900. A fuseboard is arranged with the fuse wires 
attached to removable bridges. In the form shown, the base is formed with a 
dividing bridge acainst the L-shaped contacta are fitted. The bridge is 
fitted with spring contacts, the fuse being placed in a groove. In a modified 
form, the bridge on tbe base is omitted, and the bridge carrying the fuse is 
shaped like the letter E, the central projec'ion passing between the contacts. 
The contact surfaces in these arrangements are thus at right angles to the 

lane of the bridge-pieces, 3 claims, 


14,396. "improvements in apparatus for galvanisisg nsedieo, eewiug needies, . 
and the like." E. Paul. Dated August 11th, 1900. Relates to plating small 
articles, such as pins, needles for machines, sewing needles, buttons, spokes, 


and the like. 2 claims. 


14,408. ''improvements in olectric meters.” J. Harris, U.S.A. Dated August 
llth, 1900. Relates to watt-hour meters. 8 claims. 


14,420. ‘improvements in combined electric meters and demand Indicaters.’’ 
A. Wright. Dated August llth, 1900. A maximum demand indicator, applicable 
to the rotating spind!e of a supply meter of any construction, consists of a non- 
return pointer of any kind, movable in opposition to a spring or its equivalent 
by fluid frictional connection with the spindle described, applicable to the 
supply meter described in Specification No. 177,611, A. p. 186R. 4 claims. 


14,422. “improvements in switches and apparates for use in startle 
motors." А. Adams. Dated August 11th, 190 M motor starting and copie 
switch is во arranged that the resistances are slowly cut out when the main 
switch is closed, and;electro-ms8g.ietic devices are provided for releasing the lock- 
ing arrangement of the switch in case of over or under load. 7 claims, 


14,456. “improvements in telegraphie relays." C. E. Wilsem. Da'ed Augus 
18th, 1900. Relays for velegraphic purposes, such as wireless and other ein 
ling. A diaphragm of conducting material or having a conducting portion on 
each side extending from the centre to the edge, is mounted in an insulating 
ring, Two adjustable contacts are brought approximately up to tbe diaphragm, 
or one of them may be in contact therewith. The local circuit may be nominally 
either closed or open. 7 claims. 


14,463. “improvements in apparatus fer clestretysis.” P. Scho Dated 
August 13th, 1900. Relates to apparatus especially intended pe electro- 
lysing alkaline and alkaline-earth salts for the preparation of bleaching 
иаша sac refers to the apparatus described in Specitication No, 13,074 A.D. 

. 2 claims. 
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14,608. '' improvements in and rela te dysame-electris macktwery.” A. б. 
Brooks. (C. 1. Cotten.) Dated eren 14th, 1900. Relates to a method of 
obtaining & constant electromotive force at varying speeds by varying the 
strength of the field in inverse proportion to the variationa in the speed of the 
armature. The field is provided with a magnetic shunt upon which, in addition 


to the usual shunt coil, is arranged a neutralising-coil in connection with an 
auxiliary armature wioding. 8 claims. 


14,626. “improvements connected with electric ocntreller brusbes.“ J. Y. 
Johnson. (Riker Meter Vehicle Co., U.S.A.) Dated August 14th, 1900. Guards 
for controller brushes prevent the brushes from catching on the controller seg- 
ments. A guard-plate having a depending lip is arranged in connection witl 
each brush, so as to prevent excessive vibration of the brusb, which is 


lengthened to engage the lip. The brush is thus unable to spring in front of 
one of the segments. 8 claims. 


14,660. “ x Te eg gg relating te the insulation of electric conductors." 
H. M. Lake. (М. Tesla, U.S.A.) Dated August 19th, 190. Relates to insulating 
electrio conductors by surrounding them with water or aqueous solutions and 


freezing the same by currents of co'd gas such as ar, hydrogen, carbonic acid, 
ammonia, or illuminating gas. 7 claims. 


14,562. “‘improvemente In conduits for electrio ccncucters, water and the like.” 
M.Tughy. Dated August 14th, 1900. Multiple-channelled pipes or conduits for 
electric conductors, water, &c., are їо med of earthenware, glass, metal, &c., in 
lengths which fit together with spigot and socket joints. The channels may be 
of any thape and any arrangement of grouping. 2claims. 


14,668. “improvements relating to the transmission and receiving ef telegraphic 

mate.” 8. F. R. Slochmann. Dated August 14th, 1900. Relates toa system of 
wireless telegraphy in which the transmitter e mits a beam of rays by means of 
а lens, and each receiver is arranged with a number of coheiers set in the focal 
plane of a lens so as to determine whence a message comes. А set of coherers 
arranged in the focal plane of а lens inside a case opaque to electric waves, 
a shutter is described. The case may be mounted on gunbals. The coherers 
are arranged in a local circuit with the indicators, battery and relay. The 
circuit of the relay includes a relay for operating the decohering tapper lever 


and for controlling the local circuit of the receivirg instrument and bell. 
1 claims, 


14,668. ''imnrovements lu tolj-collocting machines for telephones." R. Haddan. 
(American Tell Telephone Co., U.S.A.) Datcd August lith, 1100. Relates to 
apparatus forcollecting tolls for the use of telephones, and cannot well be 
described without reference to a diagram. 16 claims. 


14,572. "Process for chtalning pure alumina from bauxite.” C. M. Mall, U.S.A. 
. Dated August 14tb, 1900. Pure alumina is obtained from bauxite by first calcin- 

ing the bauxite if necessary, and then fusing it in an electric furnace with cr 
without the addition of suitable reducing agents, preferably aluminium or an 
аллоу thereof, and maintaining the materials in а fused condition until the im- 
purities have been reduced end separated. 1 claim. 


14,592. ''improvements in and connected with olectrio furnaces.” R. Chavarria- 
Contardo. Dated August 14th, 1900. An arc lamp is constructed for n aking 
‘calcium carbide, or reducing metals or other materials. "he атс is formed 
between two electrodes passed through vertical end walls, Each side of the 


-hearth lopes at an angle suitable to expose the materials to the radiation froin 
the arc. 7 claims. 


14,633. “An Improved system of electric menting ani apparatus or devices 
therefor.” P. Lapertot, G. Villard and L. Pignand. Dated Avgust lóth, 1900. 
Lamps ate supplied with current intermittently, and coils having“ self-induc- 
tion or capacity" are included in the circuits to give a sudden rise in the 
potential at the moment of making the circuit. A form of apparatus for this 
purpose, ar d termed a lifting transformer is described, 5 claims. 


14,704. "Improvements In transmitters for olsctrical waves cr the like 
Apparatus." C. 6. 6. Braunerhjelm. Dated August 16:0, 1900. Relates to 
arrangements of stations for wireless telegraphy, in which an aerial conductor 
terminates or passes through a chamber of glass or other dielectric material. 
The chamber is exhausted of air, and behind it is placed a curved electrically 
opaque screen. The conductor may be branched into the chamber or an 


ordinary &erial conductor may be employed with the special conductor and the 
Screen, Sclaime. 


14,723. ''improvements In magnetic cut-out apparatus.” I.. Andrews. Dated 
August 16th, 1900. Relates to a magnetic apparatus for cutting out a generator 
should it cease to supply energy and commence to receive it, and consists of an 
improvement upon the arrangement described in Specification No. 25,733, 
A D, 1897, in order to dispense with flexible connections. 2 claims. 


14,743. “‘Improvements 1а slectrie cut-ouis and the like.” H. F. Craignihor. 
Dated August 16th, 1900. To prevent arching and toreadily replace afuse. The 
appliance is made in three parts—(1) the cover; (2) an inner piece carrying the 
fuse and Connected to plug contacts; and (8) the base carrying sockets to which 
the main conductors are connected, 3 claims. 


14,794. '' mercer In apparatus for uso in wireless telegraphy." T. J. 
"Bewiker. Dated August 17th, 1900. Re/ates to arrangements of the various 
parts of the apparatus in wireless telegraphy. 5 claims. 


14,788. “An attachment te seiling roses fer raising and lowering eontral hole 
weights er fixing electrical fittings.” R. W. Braham. Dated August 18th, 1900. 
Relates to supporting lamps. А frame containing one or two pulleys to carry 
the flexible conductors of a pendent, or & hook, to carry an electrolier, is sup- 
ported vertically below a ceiling rose by & curved arm of a ring, which msy be 
held between tne cover and base of the rose. The arm has a lateral or central 
hole, through which the conductors are passed. 2 claims. 


14,823. " imprevements la ratus for automatically regulating the pressures 
or supply of 110140 in pipes amd the jike.” Е. Bert. Dated August 18th, 1900. For 
regulating the supply of gas, the supply pipe is connected with an irdicator 
provided with two movable stops, which are arranged to stand on either side of 
а needle, at the moment when it marks the regulation pressure it is desired to 
maintain inthe apparatus. Any rise or fall in the pressure will then cause the 
needle to make contact with one of the stops, thereby closing an electric circuit 


to the motor, which is thereupon set in motion to close or open the valve as 
required. 3 claims. 


14,841. '"improvements ia means and apparatus fer telegraphing and oon. 
trolling various mechanisms from a distance without wire er other ” 
J. T. Armstrosg and А. Orlisg. Dated August 18th, 1900. Relates to arrange- 
ments fcr telegraphing or controlling apparatus, such ав torpedoes ata distance, 
by means of electro-magnetic radiations. Any suitable transmitter may be 
employed, but preferably as ttated in the ро кош Specification, that 
described in Specification No. 19,640, A. p. 1899. 9 claims. 


14,893. “improvements іа electrical measuring Instrumente.” 1. B. Atklason. 
Dated August 20th, 1900. A glass bulb provided with a hanging weight and an 
upwardly projecting stem floats in liquid in a closed glass tube, the upper t 


ot which is surrounded by а coil to act on а magnetic wire carried in the float. 
The tube and ccil are enclosed in a metal tobe and a cap attached to & support- 
The coil is connected by ver:ical sleeves with wires carrying 


ing bracket. 


terminals, which may be directed towards either the front cr the back af the 
instrument. The lower part of the coil may be wound thicker than the upper 
part, and surrounded bv additional resistant wire wound on a longitndinal v 
corrugated paper tube. The glass tube is supported on an adjusting screw, and 
is held forward by а sprivg in the lower metal tube, which is slotted in front 
and carries а scale, 5 claims. wr 


14,866. *'ingrevoments k or connected with sectional conductor. ee 
eleciric 1 . MNaes. Dated August 21st, 1900. The main con Дыр 
led into the inner box, where it is bared and attached to а feeder, the box then 
being filled up with insulating material. The movable part slides over the 
feeder, to which it is connected electrically by flexible attachments, and is lifted 
by magnets on the vehicle into contact with the underside of а sectional 
exposed conductor. This movable part may be constructed of iron and copper 
with spring carbon blocks to take the sparking, or the oarbon contacts may be 
mounfed centrally, instead of at the ends, and the feeder may be made hollow 
to receive the planger, instead of surrounding it. The sectional conductor is 
laid in & slab or bar of insulating material, and that part of the conductor and 
its support over the switchbox is made removable, to act as alid. 9 claims. 


14,924, “ improvements in electric accumulators.” И. Ress, J. Монах 2 
C. N. Antrobus. ted Auguet 21st. 1900. The negative plate consists of a Bers 
of lead bent to shape, and provided with a number of perforations. 2 claims. 


14,943. '' Improvements ia switohboarde for telephone stations." М, I. Baird 
Dated August 2144, 1900. Telephone switchboards are provided with jacks 
having returning bara fcr automatically shifting the position of the plug under 


various circumstances, and cannot well be described without reference to a 
diagram. 13 claims. 


15,091. ‘improvements la electric measuring Instrumente." Wong. Dated 
August 22nd, 1900. A continuous current Hos Merge or voltmeter consists of an 
axle carrying a pointer and controlled by gravity or a spring, and also carrying 
a ring-shaped permanent magnet with а small air-gap at one side; stationary 
current conductors are situated in the gsp, so that the magnet poles more 
across them when the axle turns. The conductors are part of a coil of wire 
wound in aformer which has a flat portion situated ia the gap. Sacha volt- 
meter for use on tupply feeders may be wound with double wire, one wire being 
connected between the feeders, and the other to the ends of main resis:ance, so 
as to reduce the effect of the first wire and compensate for the drop in pressure 
on the feeders. An ammeter for jarge current may have a conducting strip 
instead of a coil, a part of the strip being bent into a vertical plane near the 
axle, this strip may be shunted by t! e main conductor. By making tbe coil or 


the conducting str.p of varying thickness in thc air-gap, any desired scale can be 
produced. 3 claims. 


15,018. ''improvcmonts rung. to the recovery ef tin, and the simultaneste 
generation ef electric onergy." R.N. Gouid. Dated August 22nd, 1900. Relates 
to a process for recovering (ір, &c., from scrap, and also generating electrical 
energy. The tin scrap is made an elcctrode ina vessel containing brine or the 
like, the other electrode being made of carbon or the like. The tin partly dis- 
solves forining tin chloride, and is in part precipitated. At the same time an 
electric current is generated and may be utilised. Preferably it is employed in 
completely stripping the tin from tbe partly stripped scrap, this operation being 
carried out in a suitable tank placed in the circuit. 4 claims. 


15,021. ''Improvemente la the manufacture of carbon electrodes tor aro lamps." 
V. Alexandroff. Dated August 22nd, 1900. Relates to electrodes for Arc lampe. 
These are made of carbon mixed with oxikesor salts of magnesiam, aluminium 
zinc, copper, silver, thorium, cerium, zirconium, yttrium, calcium, or other 


metals suitable for giving light with less expenditure of energy than when pure 
carbons are used. 2 claims. 


15,073. ''imprevements ia electro-platieg apparatus.“ Н. R. Boissier. Dated 
August 23rd, 1400. Relates to coils and receptecies, electrodes, electrolytes 


agitating, and is too complicated to be well described without 1eference to а 
diagram. 6 claims. ' f 


16,096. “improvements ia electrical demand Indicaters.” А. Wright and 
Reason Manufactariag Co. Dated August 23rd, 1900. Any demand indicator 
operated electro-magnetically is made wi h a considerable amount of iron to 
obtain powerful action, the residual magnetism being unimportant in such 
indicators. In the form described, a coil carrying the current to be indicated 
contains tw9 iron cores with end arms, One core being stationary, the other 
core is rotatable on its axis by the magnetic repulsion between the arms, and 
carries fast and loose pointers over a scale, one being movable by a projection 
on the other and resting at the joint of maximum deflection. Instead of using 
а separate maximum pointer the movable core may carry a ratchet wheel or its 
equivalent in engagement with a stationary pawl or other detaining device to 
prevent reverse motion, as described in Specification No. 18,811, a.p. 1897. 


The movable core may carry a vane dipping in glycerine, or be otherwise 
retarded in its movements. 5 claims, 


. 16,123. “A new or im electrical are lamp." Nettlefolds, Ltd., aud W. E 
Symone. Dated August 21th, 1900. A solenoid lamp has a PME supporting 
the differentially-wound solenoid, which may be a foot long, and one or two iron 
side tubes carrying the insulated lower carbon holder connection with which is 
made by an insulated conductor passed through one of the tubes. The upper 
carbon holder is attached to an iron core which has iron arms guided by the 
side tubes, actual magnetic contact being prevented by interposing pieces of 
copper gauze, or by using iron tubes case with brass or copper. nnection 
with the upper carbon holder is made by a flexible conductor. 1 claim. 


16,136. ‘‘imprevements in hoists er elevaters." C. West. Dated August Mth, 
1960. Ап electrically-driven hoist or elevator is operated by a motor secured to 
the cage and dip dac with drums on which are wound and unwound the 
tuspenaing ropes fixed to the upper end of the well. In a modification, the 
weight of the cage, and part of the load, is balanced by weights, and ropes 


secured to the bottom of the well are wound and unwound on drums secured on 
the same shafts as the drume. 


16,107. improvements In systeme of electrical distribution.” British Thomten- 
Wouston Со. (W. J. Davis, U.S.A.) Dated August 25th, 1900. In order to prevent 
hunting in synchronous apparatus, such as rotary converters, they are supplied 
in parallel during periods of light load, and independentiy when the load is 
heavy, and cannot well be described without reference toa diagram. 7 claims. 


15,168. ‘improvements In commutators for elestrio machines." British Thomsen- 
Houston Со. (J. Т.Н. MN: U.S.A.) Dated August 25th, 1900. The commo- 
tator bara are mechanically locked together below the brush tread at a poiot 
between their ends, во as to prevent distortion or displacement. The bars sre 
formedon their undersides with keyways for receiving an insulated metal key 
constructed in sections, which are separately secured to thearum by bolts. When 


all the sections are in Place, they are further secured by end plates in the 
ordinary manner. 8 claims. 


18,168. “improvements la rectifying alteruatiag olectele currents." British 
Thomsen-Houston Co. (E. Thomson Usi pires Енел 25th, 1900. Relates to 
means for maintaining synchronism in rectifying alternating currents, and 80 
preventing sparking. The motor for driving the rectifying commutator is вир- 

lied with current having a higher frequency than the current to be rectified. 

n one arrangement the generator supplies the current to be rectified through а 
transformer to the collector of & rectifier. The synchronous motor is supplied 
with a current of higher frequency by means of an auxiliary generator, the 
pier of poles on the machines being arranged to produce the desired effect. 
claims. 
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Unascertained Е i54 19 i 31 is 
The parts which failed were :— 


Dynamos. Motors. 
Armatures and rotors 78 per cent. 60 per cent. 
Magnets and stators.. m 8 i 12 ii 
Commutators and brush-gear 8 А 14 is 
Miscellaneous sit os 5 " 14 3i 


The number of breakdowns due to dirt and neglect is 
deplorable ; this, however, is not so much due to the manu- 
facturer, except in so far as he neglects to protect the vital 
parts of the machincs against the entry of dust and moisture. 
A good deal can be done in this direction without incurring 
the expense of water-tight enclosure, &c.; there are far too 
many crevices and cosy corners about the average machine, 
in which dust and dirt are bound to accumulate, and which 
could easily be filled up with harmless material. The 
number of failures due to deterioration is formidable, and 
particulars as to the ages of the machines concerned would 
be of great interest and value. The worst feature of the 
table, however, is the excessive number of failures traceable 
to bad workmanship or design. We should like to see this 
item the smallest on the list, instead of being one of the 
largest. As it stands, it certainly reflects discredit upon 
manufacturers. 

In the second table, one is not surprised to see that arma- 
tures and rotors occupy the most prominent position, as 
these are certainly the most vulnerable parts of the machines; 
it would be interesting, however, to learn the respective 
numbers of the armatures and rotors in question. Having 
regard to the attacks made upon the supposed weak point 
of D.C. machines—the commutator—by the advocates of 
polyphase currents, it is exceedingly significant that only 8 
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and 14 per cent. of the failures recorded in dynamos and 
motors respectively are ascribed to the commutators and 
brush gear. Bearing in mind that these numbers relate only 
to failures, the percentage of the machines at work which 
they represent, must be extremely small. 'The supporters of 
direct current power supply may, therefore, take courage. 

Twenty-two cases of breakdown are reported in detail, as 
examples of what is met with. The first of these relates to 
a 40-KW. D.C. motor-generator, transforming from 1,000 to 
100 volts, In the course of his duties, the attendant 
accidentally caught one of the shunt connections with his 
coat, and pulled it cut of a terminal. Violent sparking 
ensued, and the armature ran up to an excessive specd, the 
sole excitation being derived frem a few turns of wire in 
series with the high-prersure armature, which were provided 
to help in starting the machine. The minimum current 
cut-out on the high pressure side then came out, and left the 
low-pressure armature as a dead short on the mains, which 
were presumably fed from some other source in addition. 
By the time the attendant bad regaincd bis preserce of mind 
sufficiently to open the main switches, the armature, which 
was double wound, was burnt out,and the low-pressure fuse red 
hot. This fuse was set for 920 amperes, the normal maximum 
current being only 360 amperes—surely an excessive margin, 
even if the fuse were correctly adjusted. Apparently it 
must have been a copper fuse, since it attained a red heat 
without blowing. The commutator segments were opencd 
out, besides being burnt, by the excessive specd, and, doubt- 
less, the attendant had а rarrow escape with his life—for 
when commutator segments fly, they fly like bullets. Mr. 
Longridge points out that a greater number of series turns 
would have prevented the excessive speed; they could be 
automatically cut out when the shunt winding was fully 
excited, and of course re-introduccd in case of failure of the 
latter. 

A still more apt suggestion in the report is that the shunt 
wire should have been coiled round the terminal, £o that a 
mere touch would not have displaced it. In our opinion all 
these small connections should be soldered, or, at least, fixed 
with two ecrews ; the factor of safety involved in the use of 
a single screw is absurdly small, having regard to the great 
importance of the shunt circuit. 

Another failure was due to the slacking back of the nut 
—apparently there was no lock-nut—fixing the brush 
spindle on the rocker arm of a shunt motor. The carbon 
brush consequently fell almost out of contact with the com- 
mutator, and the heat generated by the sparking charred the 
insulating rings and melted the solder on the lugs, short- 
circuiting the armature, and involving entire rewinding. 
The omission of the lock-nuts at this point reflects no credit 
on the designer. 

Instances of shocking depravity on the part of owners of 
machines are detailed, the former flatly declining to keep 
them clean, until the breakdowns, inevitable under such con- 
ditions, taught the owners common sense. | 

Other examples relate to smooth-core drum armatures, 
driven by two-crank single-acting engines, in which the 
insulation of some of the armature conductors was gradually 
abraded by slight movements, until short-circuiting ensued. 
In one case some of the conductors were pertly let into slota 


in the core to act as drivers, and one of these was the source 
of the mischief. 


A small machine which had run well for 11 years broke 
down by bursting of tke commutator, the s'eeve on which 
the latter was built having given way at an old crack. 

A crane motor gave incessant trouble through the breaking 
of the commutator connections; it was eventually found that 
the brass armature spider had worked loose on the shaft, 
doubtless owing to the shocks incurred from the nature of 
the load. In another case the core was loose on the spider. 


Unduly loose-fitting of the commutator bush on the spindle . 


has also caused repeated breakage of the commutator con- 
nections. Where evolute end connections are used, held in 
place only by their connections with the armature bars, 
relative motion between them rubs off their insulation and 
leads to short circuits; this can be remedied by tightly 
binding the connectors down upon suitable supports. Much 
trouble arises from the lodgment of carbon or coprer dust in 
the interstices between the bars and the connectors at the 
commutator end of such armatures. 

Dreakdowns have occurred through the armature core 
discs being badly stamped and put together, so ав to expose 
saw-like edges, which, moving under load, cut through the 
insulation of the conductors. 

A three-phase induction motor of 5 ll. P., with short- 
circuited rotor, repeatedly broke down, the soldered con- 
nections in the squirrel.cage being melted. The normal 
current was 9 amperes per phase, but on trial it was found 
that the current on starting or reversing ran up to some- 
thing like 80 ampere, ard ro fuse smaller than No. 22 
S.W.G. copper wire would stand, while this would carry 
enough current to make the rotor red-hot! In another 
case, опе of the coils of a three-phase motor was burnt cut, 
because fuses were inserted in 1% of the phases only; the 
burn-out was due to a fault in the mains, and took place 
while the motor was standing. 

Speaking generally, Mr. Longridge draws attention to the 
numerous cages of serious damage resulting from oil entering 


armatures, due to inadequate oil-throwing devices, excess of 
oll in the wells, &c. 
of trouble. 


Slackening of nuts is a serious cause 
A still worse feature is the weakness of arma- 
turer, chiefly shown by lack of rigidity, which permits of 
small relative motions taking place between the parts; this 
defect is especially noticeable in machines used to drive loads 
subject to sudden variations. Breakages of steel wire bands 
from unexplained causes have been numerous. The accumu- 
lation of dust in end connections has been referred to above: 
Mr. Longridge recommends the simple precaution of 
attaching a short length of rubber tube to the nozzle of the 
bellows used to blow it out, to prevent injury often causcd 
by poking the nozzle in amongst the insulated conductors. 

Several cases where the thickness of brushes had been 
doubled, with a view to preventing sparking, were reported, 
some motor uscrs being apparently of opinion that the 
designer did not know the right way to build a machine. 

A delightful instance is given of a compound-wound 
dynamo used for lighting and for charging a battery, the 


series winding being cut out in the latter event. An auto- 


matic switch was provided, which would not go in if the 
polarity of the dynamo were reversed. ne day it didn't go 
in, во the attendant held it in by hand! The consequences 
need no description. Mr. Longridge suggests that the series 
winding, which was doubtless the cause of the reversal, 
should be so connected that it would be impossible for it to 
be included in circuit when charging the battery. | 
The report concludes with а table of tests made on nine 
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four-pole semi-enclosed motors, which is of considerable 
interest, as showing the high efficiency and small heating 
obtainable in small machines. This table is reproduced 


on another page. 


A PAPER on the steam turbine, as seen 
from the commercial point of view, was 
recently presented by Mr. E. H. Sniffin 
to the Detroit Convention of the American Street Railway 
Association. Commenting on the paper, the Electrical 
World and Engineer points out what a very serious 
difference in practice would have been brought about, 
or we might better say prevented, had the turbine grown 
to its present perfection a few years sooner. The dynamo 
was essentially a machine of quick rotation, and in early 
days all dynamos were belt-driven. Then the high-speed 
engine began to be used directly connected, and the wit 
of dynamo makers was concentrated upon designing 
machines to run as slowly as a direct-connected engine. 
The steam turbine has completely reversed all our previous 
difficulties, and its designers have had to labour in the 
opposite direction so as to meet the conditions of the 
dynamo designer, who, having got down to moderately slow 
speeds, is now called on for fast-running machines, as in 
the early days. | 

On the commercial side, the turbine requires less space 
than either horizontal or vertical engines, not merely in plan 
but in elevation, and lofty engine rooms need no longer be 
employed. As regards foundation, the ratio is as 1 to 9 
and 15 respectively, as compared with vertical and horizontal 
engines, and in cost as 1 to 8 and 5, while, as regards 
buildings, the turbine demands but one-balf the cost of 
buildings for ordinary engines. | 

Turbine makers appear to desire to sell the dynamo 
portion also, so that it is possible that the near future may 
&e engine makers entering the field of dynamo construction. 
It would thus appear that a prominent English maker of 
alternators has once again probably been a little ahead of the 
reat when he took up engine building also. There will be a 
certain satisfaction in being no longer tossed between the 
engine builder and the dynamo maker when anything goes 

wrong. 

It seems probable tbat turbines alone are still more costly 
than ordinary engines, but that the smaller high-speed 
dynamo helpe to equality. But even then, what with 
foundations, buildings and smaller boiler plant, and 
economy, the turbine has a great advantage, and where 


The Commercial 
Aspect of the 


8team Turbine. 


more power has been demanded, the turbine has even 


been arranged in the spare room of an old station which 
could not possibly have accommodated ordinary plant. 
At Akron, in Ohio, an engine room planned for 2,000 Kw. 
is found sufficient for 9,000 KW., and an economy of one- 
third is expected in the boilers, because of the better 
efficiency of turbines, Nearly 12s. per Kw. was saved on 
foundations alone. 

The economy of the turbine does not desert it through a 
wide range of load, and this ought to render it specially 
applicable to traction work. The Americans seem to be 
taking hold of this English invention in steam engines, 
and duly to appreciate its freedom from the necessity of 
lubrication internally, and its capacity to use superheat of 
f Tational temperature. The American makers are 
nilding turbines of 4,000 Kw. for New York, and other 
s n Pu and 3,500 KW. are in course of construction 
ү r etropolitan and District Railways of London. 

es ould not be Surprised to see the turbine make rapid 
ss in America. It will suit American manufacturing 
я 8 and materials in a way that the high-speed engine 


NOTES ON RECENT AMERICAN INSTAL- 
LATIONS. 


By FRANK BROADBENT, M.I.E E. 


I.—Tue Fore River Surpyarp.* 


Wuar is described in the Electrical Review, N.Y., as “one 
of the finest examples of electrical power distribution that 
has yet been erected” is the installation at the Fore River 
Shipyard. It is now pretty generally recognised that ship- 
yards worked on the old lines are among the most wasteful 
examples of power distribution that it is possible to find. 
Owing to the large number of auxiliary engines scattered 
over a large area, necessitating long lengths of steam piping, 
very often uncovered, and to the rough-and-tumble make- 
shifts in the nature of shafting and tools, the efficiency of 
the power system is so low, that there is in many cases 
very little difference in coal consumption, whether any 
useful work is being done or not. In such a case it would 
be almost impossible not to show a considerable saving by a 
conversion to electrical driving, even if the electrical system 
were not put down on the most economical lines. In the 
Fore River Yard, which covers 78 acres of land, and has a 
frontage of 14 miles, the various operations necessary to the 
building of a modern vessel are carried out in 14 large 
buildings, besides many small ones, having in the aggregate 
а floor area of about 11 acres. 

A special feature of the yard is the “ship house," a huge 
skeleton erection supporting travelling cranes, which run 
fore and aft over the ships in course of construction. This 
is a feature which has not yet met with anything like general 
adoption in this country. In most cases it is necessary to 
lift any heavy piece of machinery or work on board before 
the launching of the vessel, by blocks and tackle rigged up 
to a temporary derrick. As a rule, however, very little 
machinery is erected before the launch, nor is any work 
carried out that can be done afterwards, The boat is 
launched practically as soon as the hull is completed, and 
the stocks are then available for a fresh keel to be laid 
down. 

One of the few English yards containing a ship house is 
Swan & Hunter's, and in this case the house is provided 
with a roof, which permits work to be carried on right 
through the winter, when many other Tyneside yards are 
laid idle by snow. Ramage & Ferguson, and other yacht- 
building yards, too, have covered ways, under which the 
craft is built, but a yacht is often practically completed on 
the stocks, and when launched, is almost ready for the owner. 
Still, there is no doubt that the useof travelling cranes saves 
a considerable amount of labour and time during building ; 
although ship houses are few, gantries, equipped with electric 
cranes, are becoming more numerous. A crane gantry, run- 
ning transversely across the “ ways,” has been in use for 
many years at Stevens's yard on the Clyde. By this means 
one crane suffices for several ships, and is more constantly 
employed than separate cranes arranged to travel fore and 
aft over each ship. 

The power house at the Fore River yard does not call for 
much comment; in some respects it is behind English prac- 
tice. One interesting feature, however, is the multiple- 
voltage motor-generator. This is given as of 50 H.P. 
capacity. The photograph of the machine shows it to have 
two armatures, one of which is double wound. 

The voltages of these three windings are respectively 60, 
80, and 110 volts. A four-wire System is run from the 
machine, and it is apparent that, in addition to the three 
voltages named above, two others may be obtained by 
connecting the middle armature (80 V.)in series with one 
or other of the outers, and a sixth voltage by connecting 
right acrossthe outers. The pressures obtainable are 60, 80, 
110, 140, 190 and 250. Machines requiring wide speed 
variation are connected up to this system through suitable 
controllers, when six speeds are obtainable without the use of 
resistances, Intermediate and higher speeds are obtained by 
means of shunt regulation, the shunts being excited from 
the outers at 250 v. Thus a variation in speed in the ratio 
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of 64 to 1 is possible without the use of wasteful resistances. 
Obviously such a system is only possible where the power 
required is approximately proportional to the speed, unless 
the motors have a sufficient margin of power when running 
at their normal speed at the full voltage, and with full field 
strength. This system—known as the Bullock system—is 
in use in this country to a limited extent in connection with 
the driving of printing machinery, Whether or not the 
extra expense end complication pays for itself in the saving 
of energy consumption is a matter that requires working out 
for each individual installation. 

In the power house is also an air-compressing plant for 
actuating the pneumatic tools, such as hammers, drills, 
caulkers, &c. This consists of two compressors, having 
capacities of 1,000 and 5,000 cub. ft. per minute respec- 
tively, and of the Rand and Ingersoll-Sargent type. 

The aggregate power of the motors, numbering 175, vary- 
ing from 4 to 150 H.P., is approximately 2,000 N. P., whilst 
the average daily load on the generating plant is in the 
neighbourhood of 400 н.р. for both lighting and power. 
The lighting embraces 165 arcs and about 2,000 incan- 
descent lamps. | 

As to the method of application of the motors to the 


tools, about 75 per cent. are geared direct, some are belted, 


and, in the wood-working department, a few are counter- 
belted to obtain the high speed necessary. 

The mains to the various centres of distribution are run 
in masonry subways large enough for a man to walk in. In 
the ship-tool shop wbere the plates and heavy steel work 
used for the hull are handled, the controlling switch gear 
for all the motors is placed on an elevated gallery from 
which every tool is in full view. This enables the workmen 
to devote all their attention to the work in hand, many of 
the operations requiring great skill and undivided attention, 
aud leaves the control to the switch attendant, just as done 
in the case of a three-motor crane. This method has the 
further advantage that the switches cannot be damaged by 
coming in contact with heavy plates, &c. A special tool 
worth notice is a portable counter-sinking machine. In the 
ordinary way about three men are required on tbis work, 
two to handle and guide the plate, and another to operate 
the countersink. By means of the portable counter-sinking 
machine one man can do the whole thing much more 
quickly. 

The motor geared to the drill stock holding the counter- 
sinking tool, is mounted on & light two-wheeled trolley, 
which can be run on the plates and moved about easily, the 
countersink being pressed down by hand into the punched 
holes. "Travelling cranes for handling the plates are used in 
the plate yard, one having a clear span of 150 ft. and a run 
of 700 ft., said to be the largest of its class in the world. 


Ii.—ELEcrRICAL DRIVNd or ELECTROTYPING PLANT.“ 


The application of motors to electrotyping machinery is 
of comparatively recent date, although, owing to the very 
intermittent nature of the work, some machines standing 
idle for many days together, and to tle large amount of 
shafting and belting necessary when driven from an engine, 
it is a department which should show very marked economy 
by the substitution of electrical methods. The conditions 
imposed on both motors and switches are, in some cases, 
very severe, the toggle-power moulding press being a care in 
point. 

In the ordinary way this is driven by open and crossed 
belts operated by a striking gear much in the same way as 
a shaping machine, as it is necessary to reverse very quickly 
the driving shaft. Very frequently, when machines of this 
nature are electrically driven, the mechanical reversing gear 
is retained, the motor running in one direction only, driving 
a countershaft. This simplifies considerably the electrical 
equipment and reduces to a minimum the strains on the 
motor. It is really questionable if much is gained in the 
long run by gearing a motor directly to a machine of this 
sort. In this instance the motor is mounted on a curved 
cast, bracket, bolted to the top of the moulding machine, and 
drives down on to the machine shaft by means of chain and 
sprocket wheels, On starting, it must accelerate to full speed 
very quickly ; then, at the moment when the press is exert- 
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ing its maximum pressure, and the necessary depth of 
impression has been reached, as indicated by a pressure gauge, 
the motor is reversed, and then stopped within a short space 
of time. A 2-H.P. six-pole slow-speed compound motor is 
used, and, from tests that have been made, it is found that, 
for a few seconds, 16 H.P. is exerted. 

The screw-driven metal shaving machine operates 
practically in the same way as a shaping machine, in which, 
as is well known, the travel of a tool is regulated by stops 
which actuate the belt-shifting gear. Instead of a belt- 
shifting gear, a reversing rheostat is actuated by a travelling 
rod. 

In shaving a short-plate, the travel of the shaving head 
is so limited that the motor barely reaches its full speed 
before it is again reversed. The motor is mounted under 
the machine and drives by belt on to the machine shaft, 
The application of motors to routing machines is not so 
recent. For this purpose a vertical motor standing on the 
floor drives upwards through an extension of the spindle on 
the commutator end. The principal feature is that as the 
operator needs to have both hands at liberty, the starting 
and controlling switch is operated by treadles. 

The desire to reduce shafting and belting to a minimum 
in order to economise power and make a compact self-con- 
tained equipment is very natural, owing to the wonderfal 
adaptability of the electric motor, but this may be carried 
too far, that is, to a point where the wear and tear and cost 
of renewal exceeds the value of savings in other directions. 


ON THE EFFICIENCY AND POWER FACTOR 
OF SMALL THREE-PHASE MOTORS. 


WHEN a large number of small polyphase motors are used 
in connection with a three-phase supply from a town elec- 
tricity works, the question of their proper performance 
becomes of the greatest importance. In order that tbe 
plant and mains may not be loaded up with wattless cur- 
rents, the power factor of the motors connected up must be 
high over a wide range of load, for it must be remembered 
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that these wattless currents not only waste energy right 
through the system, but they impair the pressure regulation 
of the circuits as well, on account of the increased pressure 
drops brought about by them in the generators and trans- 
formers. On the other hand, from the user's point of view, 
a high efficiency and large overload capacity are of the first 
importance, the nature of the power factor being more or 
less immaterial to him, because the lagging component of 
the current absorbed by the motors is not taken into account 
by his meter. The usual class of industrial work is of 4 
more or less intermittent nature with regard to the amount 
of work the motor has to do, and therefore, from the user's 
point of view, it isan advantage to underrate the motors, 
overloading them fairly frequently, in accordance with the 
requirements of the work. By doing this, the motors will 
be working on the average load at their highest efficiency, 
and the latter will be high over the working range of the 
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iu motors, which will rarely, or never, be underloaded. In this not exceed the value at full load; starting with full load 
Ња d way the cost of working will be a minimum. torque, the current consumption is about twice the full load 
TUR From what has been said above, it will be seen that the current. 
ge joint requirements of the central station engineer and the As will be seen from an inspection of the figures aud 
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with by really first-class machines. The former wants high motor entirely fulfil the conditions which have to be 
power factors, and does not care about anything else (apart complied with in high-class work. Great progress has been 
from the question of starting currents), while the latter does made in the design of such motors during recent years, and 
not care about power factors, but wants great overload 
capacities and high efficiencies at all loads and overloads ; 
80 that, between the two of them, the constructor of the 
motors has to bear the following points in mind :— 

1. The power factor of the motors must be as high as 
possible at all loads between } load and 25 per cent. over- 
load. i 


2. The efficiency of tke motors must be not only as high 
as possible at full load, but it must be reasorably high 
already at } load; that is, the efficiency curve shall be as 
flat as possible, rising steeply at the small loads. 

3. The motors should be capable of carrying double their 
normal full load for short periods, without falling out of 
step, and without overheating. - 

4, The last requirement means that the temperature rise 
of the motors must be moderate after running for several 
hours on full load. Small losses (required by condition 2), 
combined with adequate ventilation, will ensure this. it will be seen from the particulars above that small motors 

In order to show how the above requirements are fulfilled can be obtained, whose performance, from all points of view, 
in actual practice, we give herewith a series of curves (see leaves little to be desired. 
figs. 1 to 5) relative to five sizes of small induction motors A. C. E. 
of the latest Kolben type. The curves in question repre- — . 
sent the results of a series of careful tests carried out by 
Mr. Novak, of the Prague Technical University. For con- 
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venience, the principal resulta of these tests are tabulated in 
the schedule below :— CORRESPONDENCE. 
| Maximum| | ; | Е 
i Full Eff Full Temperature ; ; 
Rating Loud loud | uit Ed per 7 Full рге after Уер The Voltage which Cannot Kill. 
motor. falling out emer | lead. | factor. ip at full load, motor. I take the following from the October 17th issue of one 
EE Eoo MM TENE — E of your contemporaries :— 
н.р, | нр, % % % . Ibe: The unfortunate fatal accident which occurred at Sutton Cold- 
0165 | 028 65 €0 07 |71 30°5 725 field last Friday need not unduly alarm our readers, nor the 
1 16 81 73 082 |38 19 143 public, which is uninitiated in electrical mat'ers. It will be seen 
2 3:6 824 79 0:85 |2 84 16 191 from the report of the inquest in another column of this issue that 
3 6:6 86:4 85 085 305 30 205 a workman employed on the electric lightirg mains fell against a 
9 | 100 883! 87 0:88 | 2°85 36 :52 conductor charged o£ 235 volts, and was found to haveexpired. He 


| FF remained in contact with the wire eight or 10 5 is тее 
К : evidence was to the effect that the man suffered from heart disease, 

All the above motors are built with permanently short- electric shock being a contributory cause of death, and the verdict 
circuited rotors of the special construction shown In fig. 6. of thecoroner's jury was in accordance with this Uf 
Starting upon a loose pulley, the current consumption does the evidence of the borough electrical engincer was that t voltage 
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could not kill. We should not like to deny that the actual shock 
experienced by the victim may either have brought on the attack of 
syncope or have contributed to his death, but we are not inclined to 
go so far as to say that any electrical effect on the system played a 
part in it. If the shock had been from a mechanical or mental 
cause, instead of an electrical one, the result would probably have 
been the same. 

The desire evinced in the concluding paragraph to 
attribute the fatality to anything but an electric shock is 
delightful in its artlessness, 

What mechanical or mental cause corresponds to a 10 
seconds contact with a conductor charged at 235 volts? А 
fall from the fifth floor of a building, or the state of mind 
brought about by trying to understand your contemporary's 
logic ! 

I should have thought that in view of the positive and 
direct evidence we possess, that voltages considerably lower 
than 500 have proved fatal, such a statement as that attri- 
buted to the electrical engineer in question would have been 
impossible, and still less should I have expected that such 
an opinion would have found an echo in any responsible 
electrical journal. 

Doubtless such expressions, wholly at variance with 
experience, are primarily due to the fallacies existing in that 
misleading Institution paper of Mr. Trotter's “ Shocks from 
500 Volts," fallacies which you exposed at the time it was 
read and discussed. 

Mr. Trotter has such a cbarming personality, is so 
thoroughly in earnest, of such sterling worth and ability, and 
so fully possessed of the courage of his own honest opinions, 
that one naturally hesitates to say anything which he can 
possibly consider unkind; but, unless I am much mistaken, 
he will yet have reason to regret the reading of that paper 
with its accompaniment of sensational experiments; and, let 
us hope, to very materially modify the conclusions at which 
he then arrived. 

The reports of verdicts of coroners’ juries, and the results 
of post-mortem examinations which are continually meeting 
one’s eyes in the daily press, give very convincing evidence 
that an alarming percentage of our fellow creatures, both 
men and women, who go about their daily occupations as if 
nothing ailed them, suffer with what is known in medical 
parlance as “ hearts; " indeed, the fact is well understood 
in medical circles. 

Just as we consider the weakest link to be the strength of 
a chain, so should such individuals be looked upon with 
regard to humanity, and any attempts to decide what is, or 
is not, & voltage which could not kill, should be based 
upon what is likely to happen to the numerous and unfortu- 
nate people who are afflicted with various forms of heart 
affections, and not upon the physically strong, robust and 
healthy. 

M. I. E. E. 


Tramear Brakes. 


Much as I admire Mr. Phillimore’s lucidity of style with 
which he follows up the point he had in view in writing his 
article, I cannot agree with him that it will make matters 
much better than they are at present, however well motor- 
men are trained, so long as such outrageous demands are 
made upon these men's limbs and senses, as six movements, a 
simultaneous bestowing of attention for keeping a lookout 
and attending to the guard signals, constitute. 

Mr. Phillimore expresses the hope that many accidents 
will be averted in the future by our being able to give the 
drivers more command over his cars, but I fear we shall 
have to wait a long time for these improvements, unless 
considerable pressure is brought upon tramway managers to 
induce thein to at least study the subject. 

I, therefore, Mr. Editor, welcome the suggestion you 
made recently to discuss this subject in your columns. It 
looks to me that the first question to be decided is, which 
system promises at present to solve the problem most satis- 
factorily ? 

I suppose it will be acknowledged that the hand brake 
alone is not sufficient on a heavy tramcar, and the choice 
therefore lies between electric and magnetic brakes on the one 
hand, and brakes which employ elastic mediums, such as 
compressed air, on the other. 

Electric and magnet brakes have had their chance ; they 


have been 12 or 15 years in use, and are still as complicated 
to handle as Mr. Phillimore has signally succeeded in 
demonstrating. They have most probably only held the field 80 
long because every brake designer will first think that having 
electricity on board the car, it should be used as much as 
possible, and that the employment of a second medium would 
mean complication, and most probably more expense. 

Comparatively few tramway engineers have gone beyond 
this superficial consideration of the subject, or have actually 
tested more than a number of modifications of the electric 
brake. Amongst those who have done во, we find the 
engineers of the Berlin tramways, who have tried electrical, 
magnetic and air brakes, and who also inquired into the question 
of wheels or track brakes independently, or whether they were 
actuated by electricity or other medium, and the conclusions 
they have arrived at are certainly worth considering if one 
bears in mind that Berlin has very dense traffic, very greasy 
rails during the greater part of the year, heavy cars, employs 
high speeds, and that these cars have to be braked very 
frequently, and very often very rapidly. 

These results are the more remarkable as they had an 
abundance of excellently disciplined men to choose from for 
their motor cars equipped with electrical brakes, and, as 
everybody knows, do not grudge them the drill which Mr. 
Phillimore advocates. 

After testing a hundred cars equipped with a good air 
brake against the remainder of their stock, which was partly 
equipped with electric and partly with magnetic brakes, for 
one year, they have decided in favour of the air brake, and 
the following are the reasons which they give :— 

1. The braking is as efficient as can be desired, and with- 
out discomfort to the passengers. Air being an elastic 
medium, however quickly it is admitted to the brake cylinder, 
it still acts gently. 

2. With greasy rails air affords greater facilities for sand- 
ing the raila simultaneously with the application of the brake 
blocks, aud without any extra special action on the part of 
the motorman. 

9. The motormen like the air brake, handle it better, and 
there are very marked reductions in claims and inquiries, 
leaving the manager aud his chief assistants time for other 
purposes, 

4. There is a considerable reduction in motor and con- 
troller repairs, because the motors have time to cool down 
while descending hilla and are—together with the mains and 
other plant in many cases where electric and magnetic braking 
is resorted to—far more strained by the braking than by 
Starting aad running. 

5. The redaction in upkeep of tires, because it is easy to 
adjust the maximum air pressure so as to prevent skidding. The 
diameter of the brake cylinder being given, only a certain maxi- 
mum of brake pressure can be exerted with a given maximum 
of air pressure, and if this is insufficient to lock the wheels, 
skidding cannot take place. 

6. Asit makes only very little difference in the cost whether 
more or less air is expended for braking, the air brakes 
are used as working brakes in Berlin, and not as emergency 
brakes only. This is a very important point, as the motor- 
man is thus kept in practice, and loses no time in an 
emergency. 

7. Anotber advantage is that the handling of theair brake 
means no effort at all to the motorman, and he, therefore, 
puts it on early enough, and does not wait till the last moment, 


as with the hand brake, where they want to save the muscular- 


effort, which is not inconsiderable if carried on throughout 
the day. 

All these advantages have been confirmed in other towns, 
and the total number of such air-brake equipments in use is 
stated to be over 2,500, which should certainly induce British 
managers to study the system and to give it a trial. 

Compressed air has the advantage of enabling a gauge to be 
fixed in front of the driver, from which he can always see 
whether his brake is in good condition. 

The most ignorant of motormen can clearly understand 
how it works, and that it cannot possibly hurt him or the 
car. Whenever and however he leaves it if he thiuks it is 
out of order, be knows he can do no harm by using this 
hand brake, and this seems to me one of the most important 


points in favour of the air brake, as compared with electric 
brakes, 
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The first and most natural impression the motorman has 
if the electric brake does not seem to act, is that he may 
have made a mistake, and that the car may be set on fire if 
he pute the hand brake on while the controller handle is in 
a wrong position, and the next moment it strikes him that 
one of the cables or connections may have gone wrong, and 
that the car may already be on fire. 

I have heard tramway managers pooh-pooh this view, but 
they had advised their committees to buy cars with electric 
brakes, and not all tramway managers are heroic enough to 
revise their views from time to time, and some not even after 
they have had serious accidents. 

Mr. Phillimore thinks with the Board of 'Trade Inspector 
who reported on the Huddersfield accident, that the short- 
comings of electrical brakes can be largely overcome by the 
better training of motormen; but the inspector can have no 
faith in electric brakes, as he states in his report that though 
he could trace no defect in the controller contacts or con- 
nections, there may have been a /emporary failure in this 
respect. How can a motorman have confidence in such a 
system ? Who can say that there was no danger of the car 
catching fire ? 

Having chosen between air and electricity, the next ques- 
tion to be decided is track, wheel, or pulley brake ? 

Both theoretical considerations and tests show that quick 
and smooth braking can be obtained by either of these 
arrangemente, but practical results differ very much. This 
divergence of opinion is most probably largely due to over- 
sight of details on the part of those who design and use 
brakes, and chiefly to the want of appreciation of the 
specific brake pressure, viz., the pressure per square inch 
obtaining between the brake block and wheel or rail. If we 
consider the working of an ordinary planing machine we 
shall quickly appreciate this. 

There is the same total pressure with which the planing 
cutter rests on his work and which the table exerts on the 
bed, but the pressure per square inch on the point of the 
chisel is very large, while the pressure per square inch 
between table and slides is very small. The consequence 
is, that the wear and tear of the slides is a minimum, while 
the wear and tear of the work is cuttir gs. 

If a track brake block is properly shaped and of suitable 
dimensions, it has an advantage over a badly designed brake 
block cn a wheel—other circumstances supposed to be equal. 
I say “supposed,” because generally they ure not equal. 
Take, for instance, wheel blocks and track blocks of the 
same size and material applied with the same pressure, the 
one on the polished surface of a chilled wheel, and the other 
on the comparatively soft and dusty surface of a rail. The 
result will seem to be in favour of the track brake till the 
rails will require renewing. "Then the track brake enthu- 
siast will, to his dismay, find that it would baye been 
cheaper to use tired wheels and to renew them when worn 

down. | 

Another serious drawback of the track brake is, that it 
lakes the pressure off the wheels and makes these liable to 
leave the metals when entering curves. This danger is 
accentuated if the rear part of the car is heavier laden than 
the front. The track brake blocks then form the fulcrum 
round which the car tilts, and the front wheels are almost 


lifted off the rails, the leverage being much more favourable : 


for this than as long as the hind axle forms the fulerum. _ 

Where the track brake beats the wheel brake is in experi- 
mental effects, simply because any flat track block fits a 
rail, while the curved wheel block requires fitting or wear- 
ing into shape before the proper specific pressure is perma- 
nently secured. 

As regards pulley brakes, they would be preferable to 
either the wheel or track brake, as they could be kept free 
from dirt, which causes the specific pressure between blocks 
and wheels to vary, and considerably increases wear and tear. 
They are, however, not always «asily applicable, and rather 
more costly than tramway managers are likely to pay. 

The pressure of price has been to a large extent respon- 
sible for the inferior brakes -used, but fear of a rise in 


ingurance premi ill set this right. 
poe Б Air and Sand. 


The subject opened up by Mr, H. B. Phillimore, and 
furthered by Mr. W. Arnold Ogden, is matter worthy of, at 


least, the exchange of experiences and the expression of 
opinions. I am not altogether with these gentlemen in con- 
sidering the slipper brake useless for emergencies, and, 
further, as the following experiences confirm, think tht 
Mr. Ogden has been much too liberal in bestowing 
10 seconds es the time required to actuate such a piece of 
mechanism. 

My firm, a few months since, was entrusted by the 


. British Electric Traction Co. to make and equip a 


number of cars running at Tynemouth and District with 
slipper brakes, The weight of the cars loaded was approxi- 
mately 8 to 10 tons, and they were of the Baltimore truck 
type. The brake was actuated by a lever placed on the 
car platform. One of these cars, artificially loaded, was 
allowed to run free down a gradient of something near 
1 in 10 or 1 in 11, and when a speed largely in excess of 
legal limits was attained the position was noted, wheel brake 
applied, and slipper brake lever pulled over immediately 
afterwards by the same individual, when it was found the 
car had been brought up in a little over the car's length. It 
was computed that the slipper brake was brought into use 
in two seconds, and the car held firmly whilst on the grade. 

The slipper brake was designed to exert a pressure of 
8,000 lbs. with a pull of 125 lbs. in the lever. This latter, 
however, was considerably exceeded very easily by the assist- 
ance of the leg and foot against the dash, with, of course, a 
corresponding increase of pressure upon the rails. Such 
retardation would, to my mind, bring certain discomfort to 
passengers, and lively recollections of the experience would 
remain for some time to come, and if made common practice, 
would mean building cars of greater rigidity, for it has come 
within my experience that considerable damage can be done to 
car and truck framework by the sudden application of powerful 
slipper brakes when travelling at even limited speed. 

My firm, upon the results obtained, have now supplied to 
the Electric Railway and Tramway Carriage Works, Preston, 
similar brake equipment for the Gravesend cars. They have 
also designed lever actuated brakes exerting a pressure of 
8,000 lbs. for either single truck or bogie cars, also a wheel 
and worm application suited to cither form of car and capable 
of exerting 20,000 lbs. within respectively two seconds and 
four seconds ; but the best of appliances, whatever the means, 
are useless without tbe right man. The driver must be 
trained, and must not be of those who would in emergency, 


. be lost as to how he should immediately act. 


A word about training aman. What would be thought 
of the railway company who selected ticket collectors or 
porters, gave a few weeks' training and then made engine 
drivers of them? This, however, is just how the electric 
car driver is manufactured; taken from the post of con- 
ductor, put on the front under tuition for a short period, 
then has the lives and well-being of passengers and others 
absolutely dependent upon him. The conductor is, no doubt, 
a very excellent fellow, but can it be expected that such a 
faulty and meagre system of training can bring anything but 
great risks and disaster in its train. 

My suggestion is that the drivers should be trained under 
similar, though somewhat modified, conditions as adopted by 
the railway companies. Here the man before he even boards 
an engine as fireman has a good all-round knowledge of the 
apparatus he is to be called upon hereafter to control. 

Mr. Ogden confesses a certain amount of faith in pneu- 
matic brakes, but I believe I am correct in stating that 
several systems of this nature have been tried, and for various 
reasons found unreliable and deficient. I have heard that 
the Potteries cars had such brakes attached at great cost, but 
they were discarded through unreliability and the abnormal 
cost in upkeep, and were replaced by mechanical brakes. 1 
should also imagine that the pneumatic brake would not be 
without complications due to atmospheric conditions, 

Summing up, it is my belief that greater security and true 
economy is bert obtained by putting the proper sort of man 
in control. Give this man the ordinary wheel brake, and a 
slipper brake for emergencies, and I am confident little fear 
need then be felt for the future. 


J. W. Manley, A. N. I. E. E. 
The United Engineering Co., London, V. C. 


Oclober 22nd, 1902. 
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The correspondence in your columus with reference to 
track brakes is becoming extremely interesting to all those 
who have any connection with tramway work. 

The efficiency of the Hewitt & Rhodes slipper brake, 
both for service work and emergency purposes, is beyond 
dispute, and is freely admitted by all those who have used it, 
or seen it used, and I therefore don’t propose to make further 
comment on it ; but there is one aspect—a commercial one 
—which, though not noticed, or at least not mentioned by 
your correspondents, must appeal strongly to those having 
the control and responsibility of electric tramways. I refer 
to the saving of both track and rolling stock ensured by the 
use of this brake. 

The life of the wheels on roads where stoppages are 
frequent, or where steep gradients are encountered, is often 
not more than 9,000 or 10,000 miles, due to the fact that 
flats are caused by the use of the hand brake. Not only is 
this fatal to the wheels, but to the whole car, as well as the 
track. The jolting due to flats tends to loose the electrical 
connections, and perhaps fracture them, thus causing many 
a motor to be condemned for short-circuiting when it is 
really the fault of the brakes; but the track also suffers to an 
extent that, owing to the recent introduction of electric 
traction, has not yet been fully realised, and in time will 
lead to the necessity of relaying the permanent way in much 
less time than allowed for in depreciation expenses. 

In one case, in my knowledge, the life of the wheels has 
been more than doubled by the use of the brakes I have 
mentioned. 

Now, if we look at this question simply as a matter of 
£ в. d., if we are to study economy, we shall find that two 
gets of wheels per car are saved per annum. Each set of 
wheels average, including fitting, say, £11, thus a saving £22 
per car yearly is the result, over and above enabling the car to 
be working a greater number of days in the year, and therefore 
having a larger earning capacity. "There is also the saving 
in wear and tear of the car body und truck, which cannot be 
so easily estimated with our present limited knowledge, but 
which is bound to amount to no inconsiderable sum. 

I quite agree with your correspondent ** Driver " that the 
hand brake is an out-of-date article in these days when 
everything is done by power, and his suggestion to use it in 
conjunction with the slipper brake is decidedly good. I 
differ from him, however, in the order of the brakes; that is, 
I would have the slipper brake brought into action first, 
then, by turning the handle further round, bring the wheel 
brake into use. 

In this way the wheel brake would only occasionally be 
used, and no appreciable harm could be done in the shape 
of making flats. 

By this means a great saving would be made in wheels, 
trucks, car bodies and tracks, although the combined power 
of the two brakes is there, should the necessity occur to use 
them both. 

Engineer. 

On carefully reading the letter re above over the signature 
of Mr. Roberts, I think it advisable to draw the attention 
of those interested in this correspondence to a few facts, 
First, I don’t think the electro-magnetic brake-track brake 
has been overlooked. I mentioned it, and also its dis- 
advantages compared with the * Hewitt & Rhodes Pneu- 
matic Brake,” in your issue of March 28th, 1902. Taking 
his first assertion that the slipper brake is entirely wrong in 
principle, I do not agree with him. The Hewitt and 
Rhodes brake is not only correct in principle, but works 
perfectly in practice ; it brings the car quickly to rest with- 
out going to its extreme limits, but supposing the car did 
become entirely borne (which is impossible) by the track 
shoes, how long does he think it would be before it came to 
rest? It would not travel many feet I can assure him. 
The fact that the Hewitt & Rhodes brake acts as an air 


cushion which is elastic in its movements, always keeps the — 


car body resting on the wheels, and not on the brake shoes. 
As regards his next claim for it, re greater the speed, the 
more effective the action ; now what I presume he considers 
& strong feature and claim for it, I consider is one of its 
weakest features and open to severe criticism, because its 
efficiency is decreasing all the time the speed is decreasing, 
which must, of course, prolong the time or distance in that 


0 


proportion in which a car comes to rest. Its power and 
efficiency should be constant, always at a maximum and not 
decreasing. 

Next take the times and distances travelled before it brings 
a саг to rest; just realise the absurdity of а car having to 
travel from 25 to 55 yards before it comes to rest; the 
accident is generally all over by that time. What is required 
ia to bring the car to rest in less than as many feet? There 
is only one brake that will do it, and that is the pneumatic 
brake. 

The Hewitt & Rhodes brake can be adapted to any kind 
of truck, either single maximum traction or equal-wheel 


trucks. 


A great disadvantage of the electro-magnetic brake is the 
fact that it depends upon the rotation of the generating 
apparatus while the car is in motion, which is a constant 
varying quantity and does not always act. Now, if it was 
energised from some indepeadent source of electrical energy, 
such as a storage battery, it would be greatly improved. The 
pneumatic brake is just as simple to handle as the magnetic 
brake; its power is great and constant, and it is entirely 
indepeudent of any rotating or electrical mechanism, and is 
entirely separate and distinct from other apparatus and 
moving mechanism on the car; it brings the car to rest in much 
less than half the distance the magnetic brake does—in fact, 
in my opinion, it is very much superior in every way to the 
magnetic brake. If interested persons will make inquiries, I 
feel sure they will find out that one, if not more, of the 
recent accidents had cars equipped with electro-magnetic 
track brakes. "The Hewitt & Rhodes brake has been in use 
over 12 months on long and steep gradients in the town of 
Oldham, and has prevented many an accident. 


Wm. R. Bowker. 
Halifax, October 28th, 1902. 


Mechanical Engineers for Electric Generating Stations. 


Mr. Vezey has done me the honour of referring to me in 
three places in his letter, but he does not yet tell me what the 
station superintendent finds to do. I will not trouble any 
more on that score ; either I have been singularly fortunate 
in the assistants I have come across, or he and his chief engi- 
neer friend have a singular faculty for selecting ** wasters” 
as their assistants. 

I am sorry I caused Mr. Vezey to go astray by the use of 
the expression—routed out. lt may interest him to know 
that the company whose works I was referring to were for at 
least two years the holders of the record for the United 
Kingdom for lowest works' costs and lowest lbs. per unit of 
coal and water, and I believe they are still well within the 
first six, though hampered by being compelled to us» the 
most expensive Welsh coal and having no wharfage for its 
delivery. As regards my being an engineer, Mr. Vezey is 
apparently so narrow minded that he cannot allow anyone to 
differ from him without considering him a charlatán. 

However, I am going to ask him to answer a few 
questions, on the ground that one who sete himself so high 
ought to show his credentials. 

1. Does he carry out his tests and steaming trials on the 
ordinary load on his station, and what length of test, and 
what per cent. variation of load during the tests does he con- 
sider will give satisfactory results ? 

2. If the load is kept artificially constant, to what account 
does he charge the coal and water consumption ? 

3. What are the lowest figures he has obtained for coal 
and water per unit, and what was the cost per unit generated? 
By this I mean the year’s results. 

4, What was the net profit, and what per cent. of capital 
was put aside for depreciation ? Ifa local authority, what 18 
put aside for sinking fund ? 

This will enable me to decide :—From 1 and 2, what his 
tests are worth ; from 2, whether he is spending someone 
else’s money on what it was not provided for; from 3, 
whether his tests have enabled him to get good results in 
working ; from 4, to what extent his employers are suffering 
from his proceedings, 

Lastly, with due deference, whether Mr. Vezey is 8 
Suitable person to lay down the law on this subject, or 
whether he has become fossillised by his “ great experience,” 
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like one or two better known men whose names occur to me, 
who, because they have spent the best years of their life in 
the central stations, think that they are authorities on all 
subjecta of engineering. 

A. I. E. E. 


I am willing to accept Mr. Vezey's statement that his 
experience has not been narrow, but his views on the shift 
engineer question, a8 expressed in his recent correspondence, 
seem to me to approach very nearly to Euclid's definition of 
a “ line." 

Personally, I have come in contact with various specimens 
of his “ glorified ” labourer, and would sub-divide them into 
the following classes :— 

1. The college man, with the swollen head and vacuous 
mind, whose capacity, mechanical or electrical, is negligible 
(pretensions usually electrical). He, however, is So-and-So's 
friend. 

2. We have the “ancient mariner,” who has probably 
greased the engines of a tramp for a period, and has for 
some reason taken unto himeelf a shore job and settled down. 
This is the man who, on the least sign of superior electrical 
knowledge by a brother shift engineer, will swear by all his 
gods that this other knows not a manhole cover from a 
crosshead. 

Lastly, we have the earnest seeker after truth, who, 

having had a good technical training and workshop experi- 
ence (mechanical, electrical, or both), had taken the post 
(and the miserable pittance pertaining thereto) of shift 
engineer in the hope of its leading to better things. 
I maintain that in all but the smallest stations (and 
sometimes in these) this latter class greatly predominates, 
and that it does not greatly signify whether his experience, 
previous to his taking up station work, has been electrical 
or mechanical, for being acquainted with good electrical 
practice, he will make it his business to acquire the necessary 
mechanical knowledge, and conversely if his previous 
experience is mechanical he will have little difficulty in 
mastering the requisite electrical work—if he be the earnest 
seeker. 

In my opinion this, the common type of shift 
engineer, is а much “ put-upon" individual. He has to 
atruggle on with his 25s., cheap oil, bad coal, and insufficient 
staff, while “ we chief engineers” sit at the phone and Bay 
things— Bad pressure." “Pay a little more attention,” &c. 

In conclusion, I would ask Mr. Vezey has he ever come 
across the chief engineer (aye, and station superintendent), 
who, arriving at the station half an hour after the break down 
has been experienced and rectified, soundly slates the poor 
shift man with, * Why did you do that ? Why didn’t you 
do so and во?” the probability being that had “we chief 
engineers’ been present, their first and only move would 
have been towards the door. Such individuals exist, but 
deo gratias, like the incapable shift engineer, they are rare. 


J. Prentice. 


P.S.—I hope I am not taking an unfair advantage of 
Mr. Vezey, in writing after he has declared his part of the 
correspondence closed. 


I have read with considerable interest recent letters in 
the ELECTRICAL Review on the above subject, and hope 
‘you will be able to find space for a few more remarks before 
finally closing the discussion. 

Through the seeming ignorance of my parents, I am one 
of the many unfortunate individuals who started in a 
centra] station as pupil, and never went through the shops, 
and yet I bave testimonials from central station chiefs 
stating that I am fully competent to take entire charge of 
all the machinery in and connected with the power houte. 
Am I, then, on account of the frantic wails of Messrs. Vezey 
and Co. to give up my salary, position, &c., and become a 
burden on my parents by starting to go through the shops 
if such a thing be now possible? No man is fitted for the 
post of station superintendent unless he has first of all been 
a shift engineer. I suppose in years to come all of us noble 
army of non-shop" martyrs will, whichever way we turn, see 
a spectral Veezeyion in his grave clothes pointing at us 
with the skeleton finger of scorn, and shrieking in а church- 


yard voice, * Ha! thou fraud, thou hast never been through 
the shops, jump into the Thames at once or *touch the 
inner.“ ö 
Hard Lines. 


I am delighted to see that Mr. Vezey does not propose to 
write any further on the subject. I am delighted for one 
reason, viz., for truth's sake, for Mr. Vezey in his last letter 
has surely sounded the lowest note in the orchestra. of 
absurdity. 

The typical shift engineer is generally a young man who 
(not because he is competent, but because he will prove a 
convenient scapegoat if the workmen make a mistake) is 
made nominally head of the shift! Did anyone outside a 
central station ever hear such absolute hambug? Yet this is 
Mr. Vezey’s opinion, and he has had 15 years’ of experi- 
ence! Mr. Vezey forgets, ог does not know, that in а cen- 
tral station everyone is dependent on the other; but the 
shift engineer does not shelve the responsibility on to the 
drivers and firemen ; how could he, in fact ? 

I very much admired the letter signed “ A. I. E. E.,“ and 
he is perfectly correct in saying that the figures are ample 
for finding out any fault. Mr. Vezey apparently has some 
instrument like a divining rod which will tell him when а 
blow-down is leaking. 

Mr. Vezey appears disappointed that no chief engineer 
has joined in this discussion. No chief engineer could, 
without flatly contradicting the majority of the statements 
made by Mr. Vezey. Ido not say that all shift engineers 
are competent, but the majority are, and I venture to pre- 
dict that if the wholesale scrapping were to take place, men 
of whom Mr. Vezey is a type would doubtless find their 
place on the heap. 

A Shift Engineer. 


Professional Etiquette. 


Though not a member of the Institution, I may be supposed 
entitled to comment on the new circular of the Council—or 
ought I to say the circular of the new Council ?—seeiug 
that it has been addressed to municipal authorities, to whom 
I have equal right of access with any M. I. E. E. Doubtless 
also a circular has been addressed to the Colonial Oftice, 
which recently perpetrated the biggest breach of the year, 
and received, it is said, 62 applications, representing, we 
may take it, nearly 200 engineers, 1 am told by many 
M.I.E.E. that the approved system of getting jobs is to live 
yourself, or appoint a representative to live, in a given town, 
to sit upon the doorstep of the municipality and pour 
libations to the gods, who, when reduced to saturation 
limit, if this be possible, will then appoint their engineer. If 
this has been the rule with firms of high standing and 
experience—experience, by the way, guined by these 
doubtful methods—do the Council now intend to confirm 
such firms in their ill-gotten standing and monopoly by 
barring the door upon newer aspirants to municipal fame ? 

An unlimited capacity for C,H,O has become recognised 
as superior to technical ability. ; 

The introduction of American methods of business and 
professional etiquette may have had much to do with the 
system of corrupt practices that prevails, but I venture to 
Bay that as regards the American Society of Civil Engineers, 
no engineer would be suffered to continue as a member wlio 
should be guilty of the practices notoriously common among 
the M.I.E.E. 

Why does not the Council take the bull by the horns, and 
issue edicts of expulsion ? 

Now, all the American Societies allow their members the 
right of public advertising to the extent of what is called a 
professional card, not larger than an ordinary pasteboard, 
and giving simply name and class of work undertaken. 
(See Supplement for sample card.) The engineer who 
occupies merely desk room is thus placed at a better 
advantage in regard to big firms in front offices than he 
can be here, where the desk room idea is unfortunately 
non-existent. | 

But, Sir, the unfortunate impression prevails among 
M. I. E. E. that men who are, or have been, members of their 
Council (I have no list of the Institution by me, and do not 
know the composition of past or present Councils) are among 
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the worst offenders against the principles and tenets set 
down in the six standard rales, and it is common property 
that very grave suspicions are held as to breaches of Rules 5 
and 6 by members of some or one of the many Institutions. 
Whatever may be said as to Rules 1 to 4, the breach of 
Rules 5 and 6 ought to be visited by expulsion. Are the 
Council men enough to do so? or would the expelled ones 
turn and rend somebody ? 7 

As regards your own strictures on what may be termed 
professional knobsticks, do we not laugh to scorn the habits 
of trades unions which mark such very funny dividing lines 
between what is to be done by the plumber and what by the 
smith ; what appertains to the carpenter, the joiner or the 
cabinet maker. If the electrical engineer is to be so jealous 
of his special branch, why does he intermeddle with the 
architect or with the steam engineer? Electrical engineers, 
as а rule, make a terrible mese of steam plant. They have 
put things back 50 years. It is to their meddling beyond 
the generator spindle that we owe the entrance of the 
Americans into the field, who bring with them usually an 
ignorance of our methods and our fuels only equalled by 
indifference to questions of mere esthetics. To whom do we 
owe it that our skies are plastered with soot if not to the 
electrical engineers who have let the American work his will ? 
How many station engineers are there who realise the mess 
they have got into by ignorantly succumbing to boiler 
practices that may serve in America, but are hopeless here ? 
You can count them on your fingers. 

If the bridge builder starts in as an electrical engineer, he 
does employ an electrician. But the mere electrician who 
Starts ont as a power engineer, relies on mere boiler and 
engine touts for his power, and hence we find the modern 
power station is little but a sample room of heterogeneous 
parts, void and formless, and little better than a testimonial 
to the ability of a few representatives to sell anything. 

My own bringing up entitled me to call myself a civil or 
a mechanical engineer. There was no electricity then. I 
have been engaged in steam railroad work, have laid tram- 
ways in the Colonies, worked them, have done some miles 
of electrical tramway work at home, and had the overcharge 
of plant of a few thousand Kw., and seen all I could of 
other systems, yet, as a mechanical engineer, would you shut 
me outside the ring fence of monopoly in which you wish to 
guard the electrical man ? Your plea is somewhat two- 
edged, and enables the excluded civil and mechanical men to 
reply. We agree to this exclusion, provided that the 
electrical man will keep inside the ring fence. Let him 
confine himself to his wires and cables, and tell us how big he 
has bored his armatures, and we will do the rest. We will 
see to it that there is an architect on the building, a civil 
engineer on the cooling reservoir (architecte please note), a 
steam engineer on the engines and boilers. Why, Sir, we 
steam engineers would very soon rise to aílluence with а 
tenth of the work now filched from us by electrical engineers 
and carried out in a manner that suggests that not an atom 
of thought has been given to the important chemical 
processes which precede, and are essential to, the production 
of power. These are the men whom you ask should be 
protected from outside competition, and who have failed to 
grasp the elementary principles of the work they insist on 
grabbing from the civils and mechanicals whom you stigma- 
tise as rapacious intruders. I quite agree that if all the 
rapacious intruders were kept in bounds, a “ vast amount of 
bad work would be avoided." 

To return to the question of etiquette, le& me state some 
facts. That they are substantially true, you, Sir, can cor- 
roborate, subject to a necessary difference in the telling of 
them, in order to conceal identities. A sometime member 
of Council of one of our engineering institutions was 
asked to pick out of a list of two or three names certain 
engineers to do certain work of investigation. One 
reason for asking him was that he himself was totally 
outside the particular work, and could therefore have no 
covetousness to do it himself. He was simply to arbitrate 
between names of men selected hy two parties to the suit. 
The selection of one name would have given the work to a 
man who was in the unique position of being the only engi- 
neer in London who had any experience of the work to be 
done, Yet the arbiter brushed them all aside and selected 
his own firm, and I was informed that the report missed all 


the essential pointe, and was useless to both parties. Now, if 
the I. E. E. contains men like this, the Council will find it 
very difficult to effect reforms, when by doing so they do 
but confirm the worst offenders in their position and emolu- 
ments. 

It is only by 1ooting висі, members out that they can 
enforce due obedience to the law in others. The mischief is 
done now. The old offenders are too well established to be 


‘shaken, and can laugh at the new man, who must sit 


unknown till doomsday. Will the I. E. E. guarantee employ- 
ment to such when work fails ? Will they make it a breach 
of etiquette for a landlord to demand rent? And will the 
big guns of the I.E.E. cease from such practices as I have 
detailed ? | 

Among members of the Institution are some who, when 
stuck over a job they do not understand, are more willing to 
ask advice than to pay fees. As we all want to grind our 
own axe, will the Council of the Institution accept the posi- 
tion of judge uf such-breaches of etiquette ? 

There is so much purging to be done among its own 
members and associates, that the recent circular seems some- 
what of a gnat in comparison with several camels. 


W. H. Booth, M. Am. Soe. C. E. 
2, Queen Anne’s Gate, S. W. 


\ 


What а pity it seems that our Institution cannot find 
Something else to do than send out to town clerks, &c., 
the“ Standard of Professional Etiquette“ as given in your 
last issue. | 

What a blessed time it will be when we can all sit in our 
offices waiting for orders to come along, but I suppose tle 
élite of our profession are finding that & name with a good 
handle before or after it does not secure the number of jobs 
it used to before there were so many in the field. 

If the I. E. E, instead of wasting time in sending out the 
circular, had a conference with the Institute of British 
Architects, and got them to issue a circular saying that 
architects should not be entrusted with electrical work, it 
would have been of more advantage to the electrical profes- 
sion generally. 

I could give you, Sir, many instances of large jobs which 
boni fide consulting engineers have been prevented from 


getting by architects employed in new buildings, because: 


“we have allowed in our scheme so much for electric 
lighting, and will prepare our own specifications." 

The wheeze is then to send for some contractor, ask him 
to prepare a scheme, and he may, or may not, get the 
order. The supervision of the job does not seem to matter, 
and the client soon finds that he has an antiquated instal- 
lation, or one which is & constant source of trouble and 
expense, Р 

I consider the action of the Council of the I. E. E. quite 
uncalled for, and, although I do not believe in advertising 
for work, or answering advertisementa, yet, in many cases, 
the advantages of electric lighting having been brought 
before a Council by a letter from a consulting engineer, has 
resulted in that Council coming to a decision sooner than if 
it had not had data placed before it. 

Why did not our Council some few years ago, when the 
name Electricity was being dragged through the mud by a 
quack, conduct the prosecution, for which it could soon 
have raised the funds, instead of allowing this to be done by 
an electrical journal at its own great cost ? 


The days of large fees are over for preparing electric 


lighting schemes, because Councils will not pay these now 
for a name, and I consider it an insult to the profession for 
the Council of the I.E.E. to tell town clerks that “by 
employing those who seek work, they may deprive them- 
selves of the services of electrical engineers of high standing 
and great experience." 

It would be interesting to have a list of those consultants 
whom the Council of the Institution consider of “high 
standing,” and see whether their results justify this remark. 


Young Consultant. 


Stadents’ Difficulties. 


I see with great pleasure that notice has been taken of my 
little article on the above subject, and I must thank several 


writers for their kind criticism of it. I should like to say 


— — — Áü — — 


the aiticle appeared in print. 


—— I ———— —————À————————ÀÁ—— — 
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just a few words in return, as I am afraid that one or two 
of my points have been missed—perhaps they were not quite 
clear. 

Firstly, in reply to a University Lecturer,” I would say 
that by “student” I mean one who is at the time undergoing 
a regular course of instruction or training at some technical 
college, or in the workshops of a large firm, in fact, one 
who is in no position of authority, but who is actually learn- 
ing the work he is doing bit by bit, and is not in receipt of 
any remuneration for the work he is engaged upon. 

I know quite well that to the exceptional men whom a 
“University Lecturer” mentioned, the course of training was 
not of great importance. This beara out my statement that, 
to the exceptionally clever student, any special training is 
not necessary, as he will succeed under any circumstances. 

The students I wrote about were the “average students,” 
and to them it is quite necessary that the training should be 
the very best that experience can map out. Given two 
students of average ability, and put one through a good 
systematic course of training, and the other through a 
second-rate or haphazard course, and there is little doubt as 
to who will eventually prove the better man. If this is not 
so, the whole question of training is of no importance. 

I think your correspondent, too, is rather hard in his con- 
demnation of studente, and assumes rather too much lack of 
energy on their part. | 

I think Mr. Trotter has caught one of my difficulties very 

clearly, when he talks of the true nature of the teaching not 
being explained to students. Ав a student, my experience is, 
that we are not teught to see what practical use the various 
subjects are to be to us in the future. If, at the beginning 
of a lecture, it was clearly explained as to what use the 
knowledge about to be imparted was to be to us on future 
occasions, a great interest would be at once aroused. It is 
the teaching of a subject, whether it be mathematics, 
chemistry, or anything else, in such a manner as to isolate 
it, a8 it were, from the rest of the subjects in the syllabus 
which forms the stumbling block. 
Coming to the practical work, and, for simplicity, taking 
the one example of cable jointing, it is quite necessary for 
an engineer to know how it should be done properly, во as 
to be able to supervise the men under bim. My difficulty 
ie, however, that a student, by jointing, say, half a dozen 
cables, has learned all that it is necessary for him to learn. 
He simply wants to know how it should be done, and how it 
should not be done; it is not necessary for himself to become 
an expert cable jointer, yet the chances are that during his 
apprenticeship in works he is put to joint cables from 
month's end to month's end. This applies to practical work 
throughout. Unless the student is very sharp, he will never 
get к. change of work, and then he naturally gets discon- 
tented, 

In answer to a “ Reader,” I would say that I am, or 
rather was, a student in my own definition of the term when 
Within the last few days I 
have terminated my course of instruction, and have now to 
find ont what was lacking in my past training, which I shall 
require in future work. A “ Reader” says that a student 
must study hard during his spare time while at the works. 
If he keeps conscientiously to the workshop hours, he will 
not have much spare time. This is really another difficulty, - 
and on account of the old adage Jfens Sana in Corpore Sano, 
is not so very easy to those who have to surmount it. 


The Writer of the Article. 


The discussion on students’ difficulties in your columns 
hus intrested me greatly, as some few years ago I took a 
lire years’ course of electrical engineering at one of our 
best-cyuipped technical colleges, after spending two years in 
the shope, while I have since hud ample opportunity of find- 
Ing out my weak points when confronted with engineering 
problems in my daily work. 

I venture to think that, if attention could be given to the 
mutters to which I am about to refer, those who go through 
à similar training would be further on the way towards being 
cugincers at the end of it than the present-day student can 
hope to be. 

In the first place, students ought to come much better 
prepared to technical colleges than they do. Unfortunately, ' 


the teaching of mathematics, physics, and chemistry in most 
schools still savours of the Middle Ages; but if the entrance 
examinations at the technical colleges were made much 
stiffer, the schools, or, at any rate, those boasting a science 
or engineering side, would have to follow suit, and raise 
their standard of teaching in these subjects, and we might 
see some approach to the common-sense methods which 
Prof. Perry so eloquently advocates. However, even if a 
boy is denied proper teaching at school, he can make up for 
it at evening classes while he is going through the shops. 
As your correspondent “ Reader " points out, it is very little 
use going to a technical college without a works training 
beforehand. 

It would, indeed, be a very good thing i. ‘he colleges 
only accepted men who had been through the s' ops. 

Secondly, why cannot we have as professor: апа lecturers 
in all subjects only practical engineers, and not merely 
scientists? An engineer is often a mathe: :. ician or a 
chemist, but the converse is rarely the case. I can fully 
sympathise with A Student's" feelings when a learned 
professor covers a large blackboard with a maze of symbols 
without deigning to explain what he is driving at, or how 
the results he obtains can be applied. I have sometim^s 
taken a question that a great professor bad been lecturi ww 
about for an hour, with no further result to myself thv, 
utter bewilderment, to one of his assistants who happer d 
to be a practical engineer, and in five minutes the mat* r 
was put во clearly that I could not only understand how to 
obtain the result, but also see how to use it. 

Finally, would not the difficulties of students and 
lecturers alike be much diminished if the college course were 
made longer? That three years are insufficient is proved 
by the fact that lecturers hardly ever get through their 
syllabuses in the allotted time. The subjects to be dealt 
with in the first year cannot all find place in the lectures 
and laboratory work of that ycar, and, of courre. they cannot 
be allowed to lap over into the next year, so that & п: of them 
never get mentioned ct all; and the same thing occurs in 
the second and third years. However well arranged гга 
complete the ғ ilabus may be. the lecturer cnn only give 
selections from it in the time at his disposal, and I tzik 
this accounts for much of the want of continuity appa ert 
in technical courses. Four, or even five, years woull he 
none too much in which to learn all that may be s-tisfac- 
torily taught in a technical institution. 

In conclusion, I certainly believe that a college such as I 
depict, with an entrance examination of a standard at least 
equivalent to, say, the entrance to Woolwich ог Sandhurst, 
a staff of engineer instructors, a five years’ course, and 
students who had all been through the shops—while it would 
be inaccessible to the various undesirables whom * A Uni- 
versity Lecturer " deplores— would attract and turn out men 
who would be fit, before long, to be called engineers in the 
Lest sense of the term; a position to which I,a d most of 
my late fellow-studente, are still only 

А On tlie Way. 


PARLIAMENTARY. 


ToBE RariLWAY COMMITTEE. 


On 21st inst. the Select Committee of the House of Commons 
under the chairmanship of Sir Lewis McIver, sat to consider the 
London United Electric Railways Bill and the Piccadilly, City and 
North-East London Railway Bill. When the Committee sat before 
the recess, it was explained that the promoters of the two Bills had 
combined, and the proposal was to form a through route from 
Palmer's Green vid Tottenham, Stoke Newington, Hackney Road, 
Shoreditch, Monument, Ludgate Circus, the Law Courts, Charing 
Cross, Hyde Park Corner, Sloane Square, and on to Hammersmith. 
So much of the scheme as ran from Palmer's Green to Hyde Park 
Corner was in the original Bill of the Piccadilly, City & North-East 
London Railway, while the remainder of thc through route was in 
the Bill of the London United Electric Railways. The Bill of the 
London United Electric Railways also providcd for a branch line 
from Sloane Street to Clapham. 

At the commencement of the proceedings, Sir Ерулвр CLAP EE, 
who appeared for the London Uuited Electric Railwers C , said 
he thought it was only right that be should say something п the 
matter, having regard to the iustruction carried in tbe House of 
Commons with regard to the Bill. The instruction of the House 
of Commons with respect to the Bill was :—‘ That the Select Com- 
mittee was to take security for the completion of the whole of the 
scheme of railways comprised in the Bill, either by making the 
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rights of the undertakers under the Bill conditional upon due 
performance of their whole undertaking, or otherwise aa the Com- 
mittee may tbink fit," Hethought tbat that instruction was capable 
of two constructions. One construction would be that the Bill of 
the London United Railways should not be passed unless the prc- 
moters of that Bill gave security to satisfy the Committee as to the 
completion of the whole scheme of railways comprised in the Bill 
cf the London United Railways, or that the instruction involved 
the completion of the whole of the scheme of railways, including 
that part relating to the Piccadilly, City, and North-East Railway 
Bill. If the undertaking meant that the undertakers had to 
guarantee the completion of the scheme of the Piccadilly, City, and 
North-East London Railway, it could not be done. The two 
parties who had joined in proposing the scheme had not 
been able, and were not likely to be able, to come to an arrange- 
ment for the management of the undertaking, and so far as 
the promoters of the London United Electric Railways Bill 
were concerned, he had to say that they were not ina position to 
satisty the Committee on the point when the whole scheme could 
be completed. If, on the other hand, the instruction of the House 
of Commons only applied tothe part of the scheme contained in 
the London United Electric Railways Bill, then he had to say this. 
The Bill as it had been passed through the House of Lords, carried 
the railway from Hammersmith to Hyde Park Corner, and part of 
that line was through Sloane Square to Hyde Park Corner. Since 
the matter was before the Committee of the House of Lords, 
Messrs. Speyer Bros. had acquired a commanding interest in the 
London United Tramways Co. That firm was interested in the 
line which had been sanctioned by ‘an Act which received the 
Royal Assent the previous day, viz, the Brompton and Piccadilly 
Circus line. That line contained a piece of railway from Sloane 
Street to Hyde Park Corner; it wasa piece of line which was 
very expensive, and there would be no object in duplicating it, 
and therefore the promoters of the Electric Railways Bill would 
not be able to undertake to do so, and consequently they would ask 
for the abandonment of the piece of line contained in their 
Bill between Sloane Street and Hyde Park Corner. That 
was a matter of great importance to all parties. In the 
first place, if the promoters of the Bill were allowed to 
abandon that piece of the line, they would utilise the 
Brompton and Piccadilly Railway, by which a through route to 
that railway could be obtained, but they could not blink the fact 
that it would do away with a piece of line which was to give a 
throvgh line from Hammersmith to the Piccadilly, City and North- 
East Railway line. Under those circumstances, he thought it 
right to make a statement to the Committee, and to eay tbat во far 
as the promoters of the Bill he represented were concerned, they 
were not in a pcsition to satisfy the Committee upon the point 
on which the instruction had been passed in the House of 
Commons. 

Mr. Влгғоов Browne said he did not know anything about 
this matter when he came into that room. He was appearing for 
the Piccadilly, City and North-East London Railway. On the faith 
of an understanding with the London United Electric Railways Co. 
that the latter would make a railway from Hammersmith to Hyde 
Park Corner, his clients in the House of Lords withdrew that part 
oftheir Bill which would have authorised them to make their rail- 
way to Hammeremith. The two partics were absolutely at one 
with regard to that matter in July last. In fact, he was 
appearing for both the companies, and on July 28th 
they all knew of the instruction cf the House of 
Commons, and he contended that his learned friend should have 
stated that they were not prepared to undertake that instruction at 
that time. Until that morning he thought he should have bad the 
honour of opening the statement for the London United Electric 
Railways Co., but he had received the following letter: —'' In view 
of the strained relations existing between my clients and the pro- 
moters of the Piccadilly and City Bill, I must ask you to kindly 
consider yourself as appearing solely for the promoters of tbe latter 
Bill. Perhaps the correspondence and draft agreement which you 
may not have seen may explain the position." He would ask the 
Committee to consider what the position was now. He bad been 
taken to task by Mr. Perks at the meeting of the District Railway 
shareholders because he stated that he was in deadly antagonism to 
the District Railway, and that there was competition. Now they 
found that Messrs. Speyer Bros, who were the controlling interest 
iu the District line, had obtained à commanding influence in the 
London United Tramways Co., and, in vulgar parlance, he found 
himself cold. Under those circumstances, he hoped the Committee 
would allow him and his clients to have a private consultation with 
reference to the procedure he should adopt. He took it that the 
London United Railways Bill was withdrawn. 

Sir Epwarp CLARKE said he had not yet withdrawn his Bill. 

Mr. BArrovR BRownE said he would like to read his justification 
for thinking that tbe parties were friends, and he proceeded to read 
certain heads of an agreement which was come to between the parties 
last session. 

Sir EpwARD CLARKE said that Mr. Balfour Browne had com- 
plained of being unfairly treated, but on August 2nd a draft agree- 
ment was sent by his clients to Messrs. Morgan, and they absolutely 
declined to consider the proposals which they then made. Messrs. 
Morgan Ceclined to discuss any terms for an agreement, and would 
make no other proposition. The matter was left in that way, and it 
was absolutely impossible that his clients should go on framing 
schemes which the other side would not even discuss. 

The CHAIRMAN asked what was the date at which the strained 
relations came to a head. 

Mr. BarrovuB Browns: Last night. 

Bir EDwARD CLARKE said the agreement was submitted on July 
25tb, and on August 2nd Mr. Gray, solicitor to Messrs. Morgan 


and Co., wrote the following letter to Mr. Godfray, who, with Mr. 
Geo. White, represented the London United Electric Railways :— 
"Dear Sir, — 1 have, as you wished, mentioned the matter of your 

roposed draft agreement to my cliente. Sir Clinton Dawkins is 
Testing London in a few days, and may not be available until the 
middle of October, and I think it desirable that, if anything is to 
be done, Mr. White should see him on the subject. I have, there- 
fore, sent the draft agreement to Sir Clinton, but I ought to add that 
on reporting its scheme and terms roughly to him, he and his firm 


absolutely declined to discuss proposals on such a basis, and I really · 


did not feel able to press them on their consideration." There was 
the dismissal of the whole matter. 

Mr. BALFovuR BRowmnk said that as late as last night Sir Clinton 
Dawkins wrote to the chairman of the London United Railways Co., 
asking him to meet him and discussthe matter. There had been an 
agreement submitted which proposed that although Sir Clinton 
Dawkin's party were to contribute ‘ths of the capital and the other 
party were to contribute only 3ths, there should be equal control. 
They submitted an agreement in the same form, and it was post- 
poned until after the vacation. 

Sir Epwarp CLAREE read correspondence that on September stb 
passed between Mr. Gray and Mr. Geo. White. 

The Committee adjourned for a time while Mr. Balfour Browne 
consulted his clients, and on the resumption of the proceedings, Sir 
EpwanD CLARKE said that on bebalf of the promoters be formally 
withdrew the London United Electric Bill. 

Mr. Влтғосв Browns said that be meant to proceed with his 
Bill, and he wished to go farther, and would pledge the promoters 
of this Bill to go in the following session of Parliament for that 
portion of tbeir Bill which they had dropped owing to the agree- 
ment they came to with the London United Railways Co. The 
Piccadilly, City and North-East London Railway Co. originally 
proceeded to carry their railway from Hyde Park Corner to Ham- 
mersmith, but when they came to an agreement with the other 
company they dropped that portion of their Bill in the House of 
Lords, but now he was prepared to pledge the promoters to ask for 
powers to construct the completed line next session. 

The CHaIRMAN said what the Committee wished to know was 
what portion of the whole scheme was now before them. 

Mr. BALTOUBR Browns said that the scheme now before them was 
for the construction of a tuba railway from Tottenham to Hyde 
Park Corner. The other part of the combined scheme from Hyde 
Park Corner to Hammersmith was dropped by the withdrawal 
of the London United Electric Railways Co., as was also the branch 
route from Sloane Street to Clapham Junction. | 

The CHAInMAN eaid that before they went into the merits of the 
Scheme, the Committee wanted Mr. Balfour Browne to address 
them with regard to the instruction of the House of Commons. 

Later, Mr. BaLFour BROWRR said there wasno doubt that the inten- 
tion of the instruction given by the House of Commons was that the 
whole scheme should ke carried out from Hammersmith to Totten- 
bam in the interests of the public. Owing to the action of Sir 
Edward Clarke's clients, he could only give a guarantee with regard 
to a portion of the scheme, and, in addition, pledge his promoters 
to take the first opportunity of introducing a Bill in the ensuing 
session of Parliament to complete the line from Hyde Park Corner 
to Hammersmith. He thought that carried out the sense of the 
House of Commons instruction. Owing to the fact that certain 
gentlemen bad got control of the tramway company, that part of 
the scheme from Hyde Park Corner to Hammersmith was no more. 
He could not resuscitate the portions of his Bill that he bad 
dropped, but he could introduce his Bill again next session. 

The CHAIRMAN said he quite saw thatit was a hard case, but the 
Committee bad certain instructions, and as Mr. Balfour Browne һай 
admitted, the intention was to get guarantees for the construction 
of the complete scheme. What was offered to them now was a 
guarantee for a portion of the line, and an undertaking to ask 
Parliament next session to grant further powers to carry the line 
further. What Mr. Browne had to convince them was that they 
would be carrying out the instructions of the House of Commons if 
they took this in lieu of the complete guarantee. 

Mr. Влгғосв Browne argued that under the cirenmetances the 
House of Commons would probably not enforce the instruction. 
He asked the Committee to consider what the result of the action 
was. His clients had spent thousands of pounds to bring the 
matter to the present stage. It had been before the Joint Com- 
mittee last year, and if he withdrew his Bill now, he would bave to 
run the gauntlet over again, and all the money would have been 
absolutely thrown away. He thought he could convince the 
Committee that this portion was a most excellent scheme, as it 
was. However, he must say that if the Committee looked 
at it absolutely technically, the undertaking did mean the 
whole scheme, and, of course, they could not take his security for 
the completion of other schemes. 

Sir RALPH Ілттікв, K.C., who appeared for the Brompton and 
Piccadilly Railway, contended that it was impossible to 
proceed with that scheme piecemeal, for if they carried the 
portion of the Bill brought forward by Mr. Balfour Browne, they 
would prejudge the case, and it would be absolutely antagonistic 
to the House of Commons, | 

Mr. PEMBER, who represented the Metropolitan District Railway 
Co., strongly objected to the Committee dealing with the matter 
in a piecemeal way. It would be unfair to tbe Metropolitan 
District Railway, who prepared a mass of evidence for the 
purpose of showing the absolute financial worthlessness of such 
& scheme, bnt such evidenoe would be inapplicable to part of the 
scheme. It would aiso be unfair to the Central London Railway, 
whose scheme was rejected by the Committee in favour of the 
combined scheme, and to other promoteis whose Bills were rejected. 

Mr. BALFOUR Browns said he would suggest that as the House of 
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Commons was strong enough not to allow the public to be jockeyed 
out of this through scheme, the Committee should adjourn, and 
should report the facts to the House of Loras that the London 
United Railways Bill had been withdrawn, and ask what they were 
to do under the circumstances. 

After the Committee had deliberated in private, the CHAIRMAN said 
the Committee were of opinion that the scheme as it was now before 
them, with one half dropped, was no longer the scheme referred to in 
the preamble. The difficulty which the Committee found themselves 
in, and which they would be very glad to get over as regarded the 
expense and trouble to which the promoters had been put and the 
public gain in getting even a portion of the new lines, was that 
they were absolutely barred by the instruction of the House of 
Commons from proceeding any further with the Bill as it stood. 
There was no doubt as to what the intention of the House of 
Commons was—it was to give effect to the recommendation of the 
Joint Select Committee to secure through lines, and not to have 
piece work, and the scheme of Mr. Balfour Browne as it stood in 
July was most acceptable on those grounds. It seemed clear to the 
Committee that it was impossible for them to give effect to that 
instruction—the result being that they could not give the guarantees 

ired by those instructions, and, moreover, they could not prove 
the preamble. The Committee therefore must find the preamble 
not proved, because it was not possible to prove it. 

On Thureday, October 23rd, Sir L. McIver's Committee of the 
House of Commons again aat in connection with the Piccadilly, 
City and North-East Railway Bill. 

The CBarRMAN said that after the unexpected proceedings of 
Tuesday, owing to the sudden collapse of a scheme apparently 
of great public advantage, and which at all events the authorities 
to whom it had been submitted had blessed, the Committee 
adjourned in order that they might have time to consider 
any proposition to save the situation. As you are aware, suggestions 
bave been made—among others your own suggestion—that you 
offered to pledge your clients to introduce a Bill into the next 
Session to take up the dropped line of the London Electric Rail- 
ways, and so to complete the original through route, the Com- 
mittee find that a proposition whick a Commitee of the House 
cannot discuss. No one can say what the effect of that Bill might 
te, and no one could say until it is drafted what the Bill might 
contain. Similarly the Committee could not deal with the question 
advanced by the opponents of the Bill as to the extent to which the 
amalgamation, which is now abandoned, prejudiced the other com- 
peting schemes in the other House. Another Suggestion has been 
made that the House of Commons shall make a special report to the 
House, or suspend its decision in order to allow time for an inde- 
pendent motion to be ‘made in the House in respect of the Bill. 
Neither of these propositions commends itself to the Committee as 
warranted by the circumstances, or indeed by precedent. So far as the 
Committee is concerned, its duties seem to be simple and obvious. 
The Committee is of opinion in consequence of tbe withdrawal of 
the London United Electric Railways Bill that the Piccadilly, 
City and North-East London Railway Bill no longer representa the 
scheme sent up to this Committee. That this ia so has been frankly 
admitted by the counsel. The Bill which passed through the other 
House, and which passed first and second reading iu this House, 
provided in alliance with the withdrawn Bill, a complete through 
route from Palmer's Green by the Piccadilly and City Railway to 
Hammersmith, to be there linked up, by a system of through rates, with 
the London United Electric Tramways It contained a schedule of 
through and very cheap fares, and in a large measure it gave effect 
to the principal recommendations of the int Committee on 
London Undergr und Railways. It left the House of Commons as 
an amalgamated and complete scheme for a through route, and the 
preamble is wholly meaningless unless the proposal is for a through 
route, Iu the House of Commons it was saddled with instructions 
designed to emphasise the fact, and to be secured by guarantees that it 
should be sanctioned оп] y ава complete and amalgamated scheme that 
gave а through route. The defection of the London Electric Railways 
renders the realisation of this echeme impossible under the Bill. 
That is freely admitted. The Committee has not the shadow of 
doubt that the meaning of the instruction and the intention of the 
House of Commons was to secure a complete through route, and that 
nothing else would be sanctioned. It is open to the House to withdraw 
or to modify its instruction, bat until it does so, the instruction is 
absolutely binding on this Committee. This Committee cannot enforce 
that instruction of the House, because the promoters of this Bill cannot 

give the required guarantee, and the promoters may not begin their 
proof until they have given that guarantee, and on these grounds 
the Committee can only decide that the preamble cannot be proven. 
It is admitted that the guarantee cannot be given, and therefore 
the proving of the preamble is impossible, and as it would be absurd 
to put the parties to the trouble &nd expense of trying to prove the 
impossible, the Committee find the preamble of this Bill is not 
proven. That is the finding. 


The House cf Commons had a debate on Wednesday night 

(29thlinst.), on the question whether the Piccadilly, City and North- 

London Rill should be recommitted, and the end of it was that 

the matter must wait over until next session. Meanwhile the L.C.C. 

18 proceeding to plan big things inthe way cf tube schemes, and 
some reference thereto appears on another page of this issue. 


The Baker Street and Waterloo Railway, the Brompton and 
P lecadilly Circus Railway, the Charing Cross, Euston and Hamp- 
stead Railway and the North-West London Railway Bills were 
read a third time on October 20th. 


BUSINESS NOTES. 


Electrical Wares Exported. 


WEEK ENDING Оот. 29TH, 1901. | WEEK ENDING Ост. 28TH, 1902. 
Adelaide .. Value £118 Alexandria .. Vs Же 
is e . 100 "Qr 


Teleg. cable 554 Sydney e s i id 14 


Bilbao 5% Amsterdam .. 
Bom bay PE T 25 85 Auckland .. ss d , 482 
ў Teleg. wire .. 856 Bombay  .. zi is 74 
Boulogne ae S a 352 | Buenos Ayres s E . 597 
Buenos Ayres a ie 231 / Teleg. cable . . 1,564 
" Teleg. mat. 510 | 5 Teleg. mat. 270 
Calcutta sa 5% 985 Calcutta -— $3 . 150 
Cape Town. Teleg. mat. 900 | Cape Town.. is s .. 309 
Colombo i^ 85 SM 42 | Channel Islands тә Er 42 
Copenhagen. Teleg. cable .. 67 Christiania. Teleg. wire.. = 11 
Durban a 5% ба е, 577 | Cologne ak 24 T oe 46 
East London ae - .. 398 Colombo is VÀ ёе 43 
T Teleg. poles .. 189 Durban z sx Р . 8.771 
Fremantle .. ve ә ys 50 East London es pu oe 225 
Halifax Ке m са РА 10 Flushing $a m vs 10 
Hobart vx = “a T 17 , vi Ship's telegraph .. 55 
Karachi 5 a e ET 10 Fremantle .. 90 T a 24A 
Launceston.. «d is . . 109 Gibraltar К “2 T 26 
Melbourne .. ax sx .. 673 Hamburg .. ba 2x . . 105 
Nagasaki i ai nt . 170 Hong Kong.. d vs .. 180 
Penang zi T" ae .. 824 Liban ss 25 ae Е 67 
Port Elizabet 93 ; as 61 Melbourne T d e0 SY 
Rangoon .. $i. m .. 1,808 Ostend = T xs P 41 
Rotterdam .. e s x 65 Perth.. ‚> T và 8 17 
St. Petersburg .. sa .. 248 Port Elizabeth  .. vá oe 1,284 
Singapore. ex is . 299 Rotterdam. Teleg. mat. .. 230 
Btockholm . 26 Shanghai А Še а : Rig 
Sydney y E .. 1,447 Wellington .. 22 Ka ee 1,075 
Tokio se Ls ss E 29 
Trinidad. sa a ae 20 
Valparaiso .. ee > D. 10 
Wellington . T a . 1321 
ne Elec. instruments 1,043 
K Teleph. mat. 925 
Yokohama .. ee $a 13993 
Total "T 412,574 Total 213,608 


Foreign Geods Transhipped. 


Bombay. Electrolyser .. Value £278 | New York. Elec. goods.. Value £70 


Bankruptcy Proceedings.—At a sitting of the London 
Bankruptcy Court held on Wednesday last week, Fredk, H. Bow- 
man, 39, Victoria Street, Westminster, attended before Mr. Re- 
ТАД Giffard for public examination upon accounts showing total 
liabilities £14,123, of which £19,218 are expected to rank against 
assets expected to produce £1,846. Mr. C. a. Pope, Assietant 
Receiver, conducted the examination, and Mr. Hayes Marshall 
appeared fortbe debtor. In the course of his evidence, the debtor 
said he was an electrical engineer and a cc nsulting chemist, and 
was the holder of a good many qualifications. In former years he 
was a cotton spinner at Halifax, and next a chemical manufacturer 
at Northwich. The latter busine s was amalgamated in 1899 with 
а compavy, and he received shares and debentures for his interest 
therein. Witness had acted as director of two banks, two railway 
companies, two insurance companies and of other undertakings. 
More recently he had been connected with the Chloride Electrical 
Storage Co., Ltd., and the Improved Electric Glow Lamp Co., Ltd., 
but he had resigned all offices and directorships in consequence of 
these proceedings. His share holding in the Chloride Electrical 
Storage Co., Ltd., was £600. That company called him in as an 
expert, and as the result of his connection with it the company had 
attained a very satisfactory position. The shares had a marketable 
value, and could only be purchased at a premium. Witness be- 
lieved they would risestillhigher. Asked why he had not realised 
them, the debtor said they were held as security by his bankers, and 
being in difficulties he did not think he was justified in realising 
them. Не was also engaged as an expert in connection with the 
Improved Glow Lamp Co., in which he invested £800. Up to the 
present he had not received any fees from that company, but, he 
believed, it was doing very good business, Another of the companies 
in which he had been interested was the Oden Syndicate, which 
was formed to manufacture meat from grass without the interven- 
tion of the ox or sheep. In 1900 he became acquainted with 
Mr. Herbert Alexander, of Leeds, at whose request he became a 
director of the Higher Antley Brick and Tile Co. Witness financed 
that company, with the result that he had lost £4,689 cash actually 
advanced, and was liable for £5,610 upon bills which he accepted 
on behalf of the company. To that loss and liability he entirely 
attributed his failure and insolvency. Re-examined by Mr. Hayes 
Marshall, the debtor said he entered into the Higher Antley trans- 
actions as an investment and not as a speculation. The examina- 
tion was ordered to be concluded. 


Catalogues, &.—We have received from the STIRLING 
Co., of the U.S.A., a number of descriptive pamphlets and cata- 
logues illustrating their water-tube boilers, of which we are in- 
formed over 1,300,000 H.P. have been installed. The four-drum 
boiler is made in standard sizes to evaporate from 3,000 to 25,000 
lbs. of water per hour. The advantages of this type of boiler are 
fully set forth in an admirably illustrated pamphlet; another gives 
a series of working tests, amongst which figures an evaporation of 
over 13 lbs. of water per pound of combustible from and at 
212" F., while a third shows the arrangement and performance of 
the Btirling boiler when heated with blast furnace gas. 

A circular, describing the Woodward friction water-wheel gover- 
nor, has been sent to us by the WOODWARD GOVERNOR Co., of Rock- 
ford, Illinois, U.S.A. 

The ЕгестысаІ, Co., Lro., cf London, has issued two new elec- 
trical accessories lists. No. 7 details a variety of safety fuses, cut- 
outs, fuseboards and wires, ceiling roses, casing, and covers; No. 8 
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particularises numerous switches, wall-sockets, connecting plugs, and 
lampholders. 

We have received an illustrated list of improved calculating 
rules, with slide spring and digit regiscering cursor, for engineers 
and technical purposes generally, as made at Mr. A. W. FABER'8 
Stein factory. 

MESSRS. ATKINSON, SCHMAHL & Co., sole agents for this country 
for Messrs. Lynen & Co., Eschweiler Works, Aix-la-Chapelle, send us 
a copy of their new catalogue and price list of electric light wires 
and cables. The catalogue is well got up and conveniently arranged, 
and being printed in a number of colours, is easy for reference. 

The Crypro Works Co., LTD., of 29, Clerkenwell Road, E.C., 
has sent us new illustrated lists of its electrical specialities, includ- 
ing small motors and dynamos, measuring instruments, &c. 

Messrs F. Darton & Co., of 142, St. John's Street, E.C., have 
issued a list of electrical novelties, such as small motors, lamps, 
bells, and sundries. 


„Solvo. -The General Electric Co. (1900), Ltd., have 


issued a new circular, No. W. 1,018, relating to their “Solvo,” a 


t 


new rubber solution. The use of india-rubber solution for making 
electrical joints is, and will be, necessary so long as india-rubber is 
used for insulating cables and wires, but it is an article which becomes 
very expensive if it is sent about the country or shipped abroad, 
owing to the fact that the carriers classify it as intlammable. As a 
result, very high rates for carriage or freight are charged, which 
makes the cost of a small amount of india-rubber solution exceed- 
ingly high. The minimum cost is 5s. for carriage and 58. for 
collection and delivery, which makes the total cost of 1 lb. come 
out at about 128. To overcome this difficulty the company are now 
putting on the market this specially prepared dry form of india- 
rubber, for which they have registered the trade mark ''Solvo." 
Being in a dry condition, and containing no naphtha, it can be 
carried at the ordinary rates. All that is necessary for the user to 
do is to fill up the tin of “ Solvo ” with coal-tar naphtha, which can 
be obtained cheaply anywhere. The tin of “Solvo” con- 
tains such a quantity of this substance that, when the coal-tar 
naphtha is added, the weight of india-rubber solution indicated on 
the tin will be formed by simply stirring and leaving 24 hours. 
This substance will, it is considered, be a boon to the electric wiring 
trade. 


Trade Announcements.—Messrs. Atkinson, Schmahl 
and Co., of Newcastle-on-Tyne, inform us that they bave concluded 
arrancements with Messrs. Lynen & Co., of Eschweiler Works, Aix- 
la-Chapelle, to represent them exclusively for Great Britain and the 
Colonies. Large stocks are now kept at Newcastle, Manchester and 
London where Messrs. Monte Callow & Co. have the sub-agency. 
No attempt will be made to obtain business by cutting prices, but 
by quality alone. Messrs. Lynen & Co. draw their own wire and 
manufacture their own rubber; the factury is under the manage- 
ment of an English engineer who has been engaged with two of the 
leading cable firms in England tor over 15 years English 
machinery and methods are used throughout the factory, which is 
practically electrically-driven throughout. Every endeavour has 
been, and will be, made to keep the goods up to the highest 
standard. Samples of 600 and 2,500-megohm grade have been sub- 
mitted to ua and these are mechanically well made and of satisfac- 
tory appearance, the wire stripping perfectly clean and the rubber 
being of excellent quality. 

Mr. Archibald Campbell, of 28, Gray's Inn Road, W.C., is remov- 
ing on November lst to 27, Chancery Lane, W.C., where greater 
accommodation will ensure more prompt delivery. He is making a 
speciality of electroliers, brackets, standards, &c. 

We are informed that the Stirling Co., of the U.S.A., have 
opened a British branch for the sale of the Stirling ty pe of water- 


tube boilers, of which they claim to be the original manufacturers, 


at 53, Deansgate Arcade, Manchester. 

The Siemens Electric Appliances, Ltd., of 61 and 62, Watling 
Street, Queen Victoria Street, E.C., has been formed for the purpose 
of supplying articles manufactured by Messrs. Siemens Bros. & Co., 
Ltd., of London, and Messrs. Siemens & Halske, of Berlin, and that 
Mesers. Oscar Krupka and Hermann Jacoby, of the firm of Messrs. 
Krupka & Jacoby, of 61 and 62, Watling Street, E.C., have been 
appointed managers of the company. 

Messrs. Krupka & Jacoby announce that they will continue their 
firm of" Krupka & Jacoby“ as hitherto for the sale of the manu- 
factures of Dr. Albert Lessing, of Nurnberg, at the above address. 


Dissolutions and  Liquidations, — A petition for 
winding up the Electric Railways Co, Lid., is to be heard in 
London on November 4th. 

The petition of E. N. B. Donisthorpe and another for the winding 
up of the Electromotion Corporation, Ltd., was down for hearing 
in the Companies’ Winding-up Court before Mr. Justice Byrne on 
Friday, October 31st. Mr Hart appeared for the petitioners, 
creditors for 4128 5s. Не said the peculiarity about the petition 
was that the petitioners’ debt was fur rent of office and salary for 
secretarial services and money paid. There was nobody in England, 
as far as he could ascertain, whom he could serve, and really the 
secretary who represented the company, and who was the petitioner, 
had no one else to serve but himself, aud be effected service at the 
registered oflice of the company in the usual way. He thought that 
was a technically correct service. Mr. Justice Byrne said he had 
better endeavour to serve some shareholder Mr. Hart thought 


that, as there were no directors in this country, the best way would 
be to put an end to the company. Mr. Justice Byrne made an order 
for substituted service, and directed the petition to stand over for 
a fortnight. 

A petition was also presented by De Grelle, Houdret & Co. and 
others for the winding up of Electric Lighting Boards, Ltd. Mr. 


T. Terrell, K.C., who appeared for the petitioning creditors, asked 
that the petition might stand over for a week, and there being no 


opposition on the part of the company, Mr. Justice Byrne acceded 
to the application. 


Electrical Engineers Claim, — At the Leicester 
County Court on Thursday last week, John Shaw Barnes, electrical 


‘engineer, of Alfreton, brought an action against Messrs. Lea and 


Warren, electrical engineers, King Street, Leicester, to recover 
£32 10s. for 13 weeks’ wages in lieu of notice. Defendants 
counterclaimed for £22, the chief item of which was £12 10s, 
part loss on а switchboard for the Ordnance Burvey 
Works, Southampton, which defendants were under a con- 
tract to make and supply, but which it was contended plaintiff 
bungled. Plaintiff stated that on the Sunday morning follow- 
ing an interview with Mr. Lea regarding tbe switchboard he 
со letter from the firm intimating that his services were no 
longer r€quired and offering a week's wages. When he attended 
defendarte' place the following day he was unable to gain admit- 
tance. Under an agreement he was entitled to receive three 
months' notice. Defendants contended that they were justifled in 
summarily dismissing the plaintiff, and called evidence supporting 
this view. The judge, while agreeing that there was plenty of 
ground for dissatisfaction with plaintiff's conduct, did not think the 
circumstances justified summary dismissal, and on that ground he 
found for plaintiff for £24 108, and for defendants on the counter- 
claim for £12, loss sustained ‘over the switchboard, and £3 10s 
moneys for which plaintiff had not properly accounted. 


Workmen's Compensation Act.—At Norwich County 
Court on October 22nd, Messrs. Laurence & Scott, electrical engi- 
neers, of Norwich, asked Judge Willis, K.C., to review an award 
made under the Workmen’s Compensation Act to an apprentice in 
theiremploy. The apprentice, at the time of the accident, was 
earning on the average 4s. 1d. per week, and it was agreed to pay 
him 2s. 1d. per week while he was incapacitated. H: returned to 
work on February 10th last, and was able to perform his work and 
to earn 58. a week. The Judge reduced the order to ld. per week, 


with liberty to apply again if the circumstances changed. Costs 
were not allowed. 


Constructional Steel Work.—Messrs. Redpath, Brown 
and Co., Ltd., Edinburgh, Glasgow and London, have recently 
secured tl.e contract for the supply of the steel work which forms 
an important part in the construction of the new buildings to be 
erected for the Governors of the Glasgow and West of Scotland 
Technical College. The architect, Mr. David Barclay, Glasgow, 
in the steel construction scheme, has applied the most modern pril.“ 
ciples, mild steel to the extent of over 2,000 tons being employed. 
The above firm has also secured the contract for the new electrical 
works of Messrs: D. Bruce Peebles & Co., Leith. About 900 tors 
of steclwork is required for these buildings, which cover an area of 
about 73,200 aq. ft. 


Incandescent Lamp Combine.—It is reported by the 
Neue Freie Presse that a scheme is being promoted for the forma 
tion of an international trust of incandescent lamp makers in 
Germany, Austria-Hungary, Holland and Switzerland. The pr- 
posal has emanated from the German companies, which аге neg - 
tiating with the makers in the other countries mentioned, and iu 
the event of the scheme being carried iuto effect, it is probable 
that the price of the lamps imported iuto the United Kingdom will 
be increased.— Financial Times. 


Superheating.—In addition to the large number of 
Schmidt plants already mentioned as being on order, Mesers Easton 
and Co., Ltd., are now supplying Bolton patent downtake super 
heaters to Messrs. Spencer & Co., Ltd., of Melksham; Messra. E. 
Heaton & Son, of Manchester, for the Stretford U.D.C., Mr. C. H. 
Wordingham being the consulting engineer; Messrs. Olive Bros., of 
Bury ; Messrs. The Crompton Co-operative Society of Shaw, near 
Oldham; and Messrs. Adamsous, of Dukinfield, for Messrs. 
Harrisuns, of Hanley. 


The 1903 Fire Exhibition (Electrical Section).— 
The Electrical Section at the forthcoming Fire Exhibition at Earl's 
Court will comprise primarily fire-calls and fire-alarme, but will at 
the same time include exhibita of systems of insulation, cut-outs 
and other protective devices. In fact, electrical work will bave au 
important place accorded to it in the programme of the Exhibition. 
Mr. Swinburne, President of the Institution of Electrical Engineers, 
has accepted the chairmanship of this group, of which the deputy- 
chairman is Mr. Lionel Langridge, of the Royal Insurance Co., whose 
name has long been associated with the question of electrical risks 
in insurance. Amony the members of the Advisory Council, there 
are also to be found the names of Sir W. H. Preece and Prof. 
Ayrton. | 

The Duke of Cambridge has consented to be the president of the 
Hon. Advisory Council of the impending International Fire Ex- 
hibition which is being organised at Earl's Court under tbe 
auspices of the British Fire Prevention Committee. 


British Insulated and Helsby Cables, Ltd.—4 
circular dated Prescot, October let, has been sent out by the 
secretary, stating that the amalgamation of The British Insalated 
Wire Co, Ltd.,“ апа “ The Telegraph Manufacturing Co., Ltd., 18 
now completed, and it has been formally decided by speci»! 
resolution of the shareholders that the title of the joint companies 
shall, in future, be British Insulated and Helsby Cables, Ltd. 


The Gummi-Werke “ Elbe," Ltd. —We are informed 
tbat, under the ægis of the Commerce and Discount Bank, ^ 
Hamburg Association has bought up the greater part of the sharcs 
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of the Gummi- Werke “Albe,” Actien-Gesellschaft. It will be 
remembered that this company was founded by the recently bank- 
rupt Leipziger Bank, and so long as the majority of the shares were 
held by the said bank, the prosperity of the company was rendered 
impossible. Under the new management, however, the company, 
which is now possessed of considerable means, and which bas several 
big orders to execute, is expected to show good results in a very 
short time. 

Books Received.—* Science Abstracts,“ October 95th. 
London: The Feilden Publishing Co., Ltd. 23. 

“A New System of Heavy Goods Transport on Common Roads," 
by B. J. Diplock. London: Longmaus, Green & Co., 1902. 
6s. 6d. net. С ‘ 

“Thirteenth Annual Volume and Lectures and Experiments of 
the Institute of Marine Engineers, 1901-02." Stratford ] The 
Institute, 1902. N 

„Elementary Manual of Applied Mechanics,” by A. Jamieson, 
Fifth Edition. London: Chas. Griffin & Co. 1992. 3s. 6d. 

“Elementary Manual on Steam and the Steam Engine,” by A. 
Jamieson. Ninth Edition. London: Chas. Griffin & Co. 1902. 
3s. 6d. 


Fire.—The electric lighting offices at Bromley (Kent), 
were destroyed by fire on Friday. The fire broke out on premises 
occupied by the Autocar Co., Ltd., West Street, and spread to the 
electric lighting offices. The damage is covered by insurance. 


Electrical Trades Union.—A new branch of this 
Union will be officially opened on Monday next, November 3rd, at 
Collins's Coffee Tavern, 135, Кейсі Street, Bristol. | 


————— 
ELECTRIC LIGHT AND POWER NOTES. 


Bedwellty.—The U. D.C. has decided to appoint an 
engineer to report on the electric lighting scheme, and to proceed 
with the application for a prov. order. 


Caerphilly.—The U.D.C. has decided to apply for a 
oe een and to take supply in bulk from the South Wales 


Camborne.— The U. D. C. bas decided to furnish the 
Electrie Supply Co. with the necessary particulars, in order that the 
company may quote for public lichting by electricity. 


Chichester.—At the meeting of the T.C. on Friday, an 
agreement for the transfer of the E.L. order to the Sussex Elec- 
trical Power Distribution Co., Ltd., was entered into. The com- 
pany undertakes to repay the cost of obtaining the prov. order. 

At the same meeting notices were received from the United 
Electric Light and Power Co, and the Provincial Electric Supply 
and Traction Co. of their intentions to apply for prov. orders for 
supplying within the city. 


Cowes.—The U.D.C. has decided to oppose the proposals 
made by the Isle of Wight Electric Light and Power Co., Ltd., and 
now before the B. of T. 


_ Darlington.—No opposition was offered at the I. G. B. 
Inquiry on Thursday into the application of the T.C. for permission 
to raise a loan of. £14,500 for the purpose of extending the electric 
lighting works. 


Dartford.—The R. D. C. proposes to apply to the B. of T. 
duct PIN order to supply electricity to parishes within the 
istrict, 


Dundee,—Two manhole explosions occurred on the 
electric supply system last week. 


Fecles.—It has been ascertained that several interrup- 
tions in the electric lighting of the town were partly due to the 
cable having been pierced by the Salford Corporation gas employés 
and by the tramway workmen driving their picks througn the 
cables. To repair the damage, three 50-ft. lengths of cable have bad 
to be renewed, and the cost has been met by tbe Salford Gas and 
Tramway Departments. 


Elland.—The Corporation Electrici ty Committee has 
fixed the price for energy for lighting at 4d. per unit, and for power 
purposes at 2d. 


Enniscorthy.— The Asylum Board has resolved to ask 
the County Couneil to purchase Kilcarberry Mills for a generating 


es and to equip the asylum with electric lighting, at a cost of 
46,50). 


Fleetwood.—As a result of a special test of 27 electric 

mps, it hag been found that the pressure supplied to six lamps is 
below the limit allowed by the B. of T. The U.D.C. has called the 
attention of the resident engineer of the electric lighting syndicate 
to the matter. 


Freshwater, — The B. of T. has informed the Isle of 
Wight R. D. C. that it has called upon the undertakers of the E. L. 
order for Freshwater to commence the work forthwith or to 
Telinquish the order. This illustrates the difference between 
the hberty allowed to a company and the license granted to a 
municipality. ui | | 


Hythe.—The T.C. has granted powers to the Folkestone 
Electricity Co. to supply electricity, and the laying of mains will 
be commenced early in the New Year. 


Kent,—The cost of opposing the Bill of the Kent 
Electric Light Co. by the various public bodies in the county 
amounted to £326 17s. 6d. This has been apportioned between the 
opposing T. Cs. aud U. D. Cs. 


King's Lynn.— The T.C. intends applying to the 
L. G. B. for a loan of £10,000 for extensions of the electric lighting 
undertaking. 


London.— The South London Electric Supply Corpora- 
tion, Ltd., reports having eold during the!first nine months of the 
current year 645,000 units as against 535,000 units for the cor- 
responding period of last year, showing a gross revenue of £13,436 
as against £11,037, while the cost per unit sold has been reduced 
25 per cent. had 

BETHNAL GnzgEN.—The B. of T. has deferred the revocation of 
the M.B.C.’s prov. order for one year. 


Manchester.—The Electricity Committee has recom- 
mended the T.C. to apply to the L.G.B. for permission to raise a 
loan of £10,000 for electricity purposes. 


Morecambe.— ome stir has been aroused by rumours of 
mismanagement of the electricity uadertaking. It appears ‘that 
the arc lighting cables require renewal for the third time in four 
years, and six three-core pilot cables have broken down. 


Newark.—4At the meeting of the T.C. on Monday the 
E.L. Committee reported that it had settled the draft agreement 
with the Notts aud Derby Electric Power Co. for the supply of 
energy to the borough. The question of delegating the Corporation's 
electric lighting powers to the company, or proceeding with its own 
scheme prepared by Mr. Vesey Brown, is to be considered at a 
special meeting to-day. 


Newton Abbot.—The U.D.C. contemplates lighting the 
streets by electricity, and has asked the Urban Electric Supply Co., 
Ltd., to quote for 20 arc lamps (with two incaudescents to each), 
196 all-night lamps, and 58 half-night lamps. 


Northtleet.—The U.D.C., which has been negotiating 
with the Kent Power Syndicate for the transfer of its E.L. Order, 
bas decided to ask Gravesend T.C. if the Corporation is prepared 
to tender for the trausfer of the Order. 


Portsmouth.—Mr. E. Price, superintendent of tlie 
Corporation electricity works, has made a report, in which, point- 
ing out that they would bave a considerable addition to their 
load when the Naval Barracks were connected, while they 
expected other large Government establishments to come to them 
within, say, 12 months, he expressed the opinion that two sets of 
500 Kw. each should be at work 12 months hence. Considering the 
delays that occur, first in obtaining sanction to borrow the money, 
and then in procuring the plant, he thought application should be 
made to the L.G.B. for their sauction. He reported strongly ia 
favour of turbines. Mr. Price's estimates were as follows: — 
Two turbine sets, with separate condensers and air-pumps, 
circulating pumps, separately driven by motors, cast-iron and 
steel piping, foundations, and cables to main board, com- 
plete, £11,726; one set of spares for turbines, £900; pumping 
station at end of intakes, brick building, with tank over, 
three motor-driven centrifugal pumps, with pipes and 
valves, £1,705. One Ferranti switchboard, nine panels, each 
panel of 600 кж. capacity, with ammeter fuses and oil-break switches, 
£1,100. Chimney, 8 ft. flue, 8 ft. fan driven by 50 ПР. compound 
engine with all necessary pipes, &с., £1,534. Sixty yds. of cable 
trench with draw box at angle, £135—£17,100. The year ended 
March last has (Mr. Price reports) been a profitable one for the 
undertaking. The extra revenue from private lighting was £4,000, 
as compared with an increase of £2,800 in the previous year. While 
the income has increased, the total expenditure on revenne account, 
instead of increasing with the increased output, bas actually slightly 
decreased, owing to cheaper coal. 


Rugby.—The E.L. Committee has recommended the 
U.D.C. to adopt Mr. Trentham’s revised estimate of £12,000 for 
electric lighting purposes, and to obtain borrowing powers. 


St. Helens (1.W.).—4As a result of further negotiations, 
the Isle of Wight Electric Light Co. has reduced its terms to the 
U.D.C. for public lighting to £2 7s. 6d. perlamp. The gas com- 
pany, which is competing with electric light, has also reduced ita 
price, to £2 93. 3d. per lamp. 


 Scunthorpe.— Те U. D. C. on Friday decided to apply 
to the B. of T. for a prov. order to supply electricity for all 
purposes within the district. 


Sittingbourne.—Two companies have notified tlie 
U. D.C. of their intentions to apply for prov. orders to supply the 
town. The Council will not retard the installation of electricity, 
but will simply contine its attention to protecting its own interests. 


South Wales.—The engineers of the South Wales 
Electrical Power Distribution Cc. last week made a final survey of 
Ce site of their Monmouthshire generating station, and work is to 
be begun at once on the buildings. Within six months from now, 
electrical energy will be available for the factories and collieries in 
the district. The works, which will eventually be one of the three 
large permanent stations of the Power Co., will be erected with 8 
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comparatively small amount of plant to start with, but are so 
designed as to admit of rapid and easy extension. They will later 
on serve an area of about 350 gquare miles. 

The company is about to proceed at once with the erection of 
several sub-atations for the supply of electrical energy; these wil) 
be equipped as generating stations in the first instance, the only 
difference between them and the permanent genérating stations being 
in the borse-power installed. Their boilers and engines will later 
on be absorbed into the permanent equipment of the larger stations, 
and replaced by transforming apparatus in the sub-stations. By 
this means it will be possible to commence supply to the adjoining 
districts without loss of time. 


Swinton and Pendlebury.—The В. of T. has granted 
the U.D.C. an extension of time in which to carry out the terms of 
the prov. order for electric lighting granted three years ago. 


Sydney.—Work on the city electric lighting scheme is to 
be begun at once, and Mr. T. Rooke, who was nominated by 
Messrs. Preece & Cardew to supervise the erection of the plant, 
has been appointed resident eneineer at a salary of £600 per 
annum. 


Tottenham.—The Electricity Committee of the U.D.C. 
bas ayreed that the preparation and carrying-out of a scheme under 
the Council's electric lighting order shall be entrusted to the 
Council's engineer and an expert electrical engineer. Having heard 
from three firms as to the terms on which they would be prepared 
t^ act in conjunction with the Council's engineer, the Committee 
has decided to recommend the appointment of Mr W. C. C. 
Hawtayne, his charges being ^ per cent. commission on contract for 
machinery, plant, mains, &c.. together with disbursements, and 
24 per cent. on buildings. The report will be considered at the 
next Council meeting. 


Yeovil.—'l'he T.C. is recommended to apply during the 
present session of Parliament for a prov. order to supply electricity 
within the borough. 


ELECTRIC TRACTION NOTES. 


Altrincham District.—The scheme (referred to in a 
previous issue) which is being promoted by the British Electric 
Traction Co. for providing a system of tramways for the district 
comprising Altrincham, Sale and Northenden, is being eagerly dis- 
cussed local. Public opinion is distinctly favourable to it, but 
the District Councils are not giving it a whole-hearted support. 
Some incline to the view that a joint board would be preferable to 
a private company; and one at least seems unable to make up its 
mind any way. This diversity of opinion amongst thore who 
might be expected to consider what is best for the travelling public 
ів not likely to deter the promoters of the scheme from prcceedirg 
with their Bill in the next session of Parliament. The Altrincham 
District Council, whicb represents the most considerable urban 
population, bas given a pledge that before committing itself finally 
to any action the ratepayers shall be consulted. Meanwhile it bns 
expressed its views in the following resolution:—''This Council 
approves generally of a tramway scheme from Stretford to Al- 
trincham and through ita district to Sale Station, or as near thereto 
as practicable, and urges the otber Councils concerned to agree to 
an application being made for a joint provisional order for the 
establishment of the same.” This resolution, if adhered to, may 
jeopardise the scheme of the Electric Traction Co., so far as the 
next session of Parliament is concerned. In ill the negotiations 
that are taking place locally the promoters are represented by Mr. 
T. S. Turnbull, solicitor, of Manchester. The scheme, as submitted 
by him to the local authorities, is an eminently practical one. The 
idea is to construct a line from the terminus of the existing 
tramway in Stretford to Sale, by way of Altrincham, with 
a branch from Sale to Withington (where a junction would 
be formed with the Withington and Manchester system) 
by way of Northenden ; also to connect with a branch from Fallow- 

. field by Wilbraham Road, through Chorlton, to join the main line 
at Stretford. It is intended to ask for running powers from 
Withington, and also from Stretford to Manchester, over the lines 
belonging to, or leased by, the Manchester Corporation. The posi- 
tion of Sale in this matter—although its District Council in Sep- 
tember expressed a general approval of the scheme presented by 
Mr. Turnbull—is, to eay the least, ambiguous. The Council has, our 
correspondent learns incidentally, been approached by the Man- 
chester Corporation, and the Altrincham Council likewise, but with 
what object is not precisely known, so that the ultimate issne is in 
suspense. Manchester has already huge engagements, and it is 
difficult to see how it can compete with a private company in work- 
ing tramway lines for the advantage and benefit of the public 8 or 
10 miles beyond its own boundary. 


Ashton-on-Wersey.—The U. D.C. has decided to take a 
vote on the question of providing electric tramways for the town. 
Three different bodies have approached the Council on the subject, 
and the Manchester T.C. bas offered to extend ita system from 
Btretford to Ashton. 


Birkdale.—A deputation from the U.D.C. waited on the 
Board of Trade in London on Monday, and asked permission to 
open the electric tramline from the Crown Hotel, Birkdale, to the 
Aughton Road level crossing at once instead of waiting an indefinite 
period for the completion of the line across the railway. 


Bradford.—The Committee bas made arrangements for а 
trial of the Bellamy canopy-top for electric tramcars. 


Bray.—Last week the Judicial Committee of the Privy 
Council, sitting at Dublin Castle, considered the proposed electric 
tramway scheme of the Genéral Electric Co., of Ireland. At present 
the railway company runs 15 trains through Bray Station per day, 
but the electric cars would run every quarter of sn hour in summer 
and every half-hour in winter. Mr Frank Maguire is a director of 
the company. The Lord Chancellor, who presided, announced that 
the Cow mittee would report conditionally in favour of the tramways, 
but the further hearing will be adjourned for some months to enable 
the promoters to satisfy the Committee as to their financial position 
and arrangements. 


Bridlington and Flamborough.— It is stated that the 
Flamborough to Bridlirgton light railway scheme will not now be 
proceeded with, and that a further extension of the 1897 order will 
pot be applied for. The T.C. has opposed the scheme from the 
beginning. Another scheme, combining electric lighting with 
traction, is now being prepared. 


Bolton.—At the Tramways Committee meeting last week 
it was reported that the car receipts from April 1st up to date were 
£47,617, which gave an increase of £2,967 over the same period last 
year. The Committee decided to place a roof covering on one of 
the electric cars by way of experiment. 


Bournemouth.—The B. E. T. Co. recently notified the 
Tramways Committce of its intention to break up the roads for the 
construction of the Christchurch— Bournemouth tramways. 

The second line of conduit tramway near the Hotel Metropole 
was to be commenced some days ago, and the whole of the work is 
to be completed through tothe County Gates in five weeks from that 
date. 


Buenos Ayres.—A financial contemporary learns that the 
acheme to build a narrow-gauge electric railway from Rosario to 
Bahia Blanca has been approved by the Argentine Congress. 


Cardiff.—The Tramways Committee proposes to apply 
for a provisional order for nine additional sections of tramways, so 
that there may be a complete and connected service. 


Colchester.—It is stated that the Cı ur cil bas адорий а 
£70,000 electric tramway scheme. | 


Corea.—An electric tramway constructed at Seoul in 1898 
and opered in 1899, was, owing to an accident to a child, destroyed 
by tbe Coreans, and the power station could only be protected by 
the intervention of the military. Later on in the course of thc 
eame year the line was reopened, and is now in satisfactory working 
order. The station contained at the time of its inauguration a 
generator of 75 xw. ; the line—a single one—is 14 kilometres long, 
and the carriages run at intervals of 12 minutes. In addition tothe 
pase прег tervice, a goods traffic is also catered for. In 1900 the 
power station was reconstructed to furnish ligbt and power at the 
вате time It now comprises two machines of 200 R. p., actioring 
two double-current generators of 120 kw. The continuous current, 
with which the tramway is supplied, is st 550 volts, and the 
diphase alternating current at 385 volts. It is raised to 2,000 volts 
for tranemission to various parts of the town and then reduced to 
100 volts for cietribution. | 


Crystal Palace.—At the meeting of the Crystal Palace 
Co, Mr. Ernest Scherk, the chairman, referred to the want of 
further facilities to enable the public to visit the Palace. No 
suburban centre in the London area was so badly in need of tram- 
way communication as the Crystal Palace, and nowhere would sucb 
an immediate and profitable return be as certain. It was often 
foryotten tbat a number of tram lines ran to within a mile or two of 
the Palace from all directions, but baving been made years ago for 
horse traction, it was not then considered feasible to mount the 
hill by which the Palace must be approached on all sides. That 
those gradients presented no difficulty whatever to electric traction, 
was shown by the fact that the company working the Croydon 
electric tramways, had this year obtained Parliamentary sanction 
for an extension of their system almost to the doors of the Palace 
at the top of Anerley Hill. Valuable as that connection un- 
doubtedly was, those which must in the near future be made on 
the London side with the various tramway routes of South London, 
would be infinitely more important in the volume of traffic which 
they would bring to the Palace. The very routes by which they 
hoped to get tramway connection, were constructed by the 
Crystal Palace Co. in earlier days at its own cost, and dedicated 
free to the public. To quote the Act they were built “for tbe 
purpose of obtaining better access to London,” and it would be 
grossly unfair tbat they should not be given the same facilities 
which they saw in such successful operation in other parts of 
London, and almost universally in the provinces and abroad. 


Dewsbury.—The dispute between the Dewsbury Cor 
poration and the (British Electric Traction Co. in regard to the 
laying of a line rcuad a curve at what is known as the Old Auchor 
corner has stopped the work for many weeks, and there is some 
probability that the Board of Trade will have to intervene. 
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| it G. N. and City Railway,— The Brush Electrical Engi- pressure may be obtained but these can be effected within a short 


тылу neering Co. despatched from their Falcon Works, at Lou hborongh, time, and at a com rativel small cost; and, as the machine will 
к, Leicestershire, on Sunday, by the Midland Railway, E Oo be used for the training Uf ar drivers, the cost of the alterations 
Пе, coanhes, being the first instalment of an order for over 50 coaches may properly be defrayed out of the amount provided in the car 
for the Great Northern and City Railway. Each carriage is of the contract for contingencies. It is also proposed, as has been done by 
pem saloon type and has an overall length of 50 ft e exterior of the other public bodies in similar circumstances, to give preference 
ШИР cars is furnished in solid teak with the natural wood colours brought to the drivers now in the Council's service, as it has been found 
out by scientific methods of French polishing and finishing. The that the ordinary horse-drivers have as & rule, after proper instruc- 
iae: interiors are furnished in solid mahogany and trimmed with finely tion, become Very good motormen for electrical cars. About 250 
1 5 beaded and inlaid mouldings of most intricate design. All the men will be required as motormen ; and with the object of giving 
s furniture is of highly polished brass, and the seats are of the best the men now in the Council's service full Opportunity of learning 
: | supple тайап on long movement helical eprings, Each car seats to discharge properly the duties which will devolve upon them as 
| им, 73 passengers, and the approximate cost of each is about £1,000. саа a 35 proposed $a establish a training school at the 
Are | | Téatham depót, 80 &OOn as the exciter- 
fied Halifax.—The Salterhebble lift scheme has excited SO placed in position and be ready 5 Sudan d within 
тщ | keen a controversy tbat the Council has decided to submit the about a month from this date. About 12 days“ instruction will 
| к | matter to the direct judgment of the ratepayers, probably be sufficient to enable an intelligent horse-driver to learn 
о | Harrogate.—The T.C. has decided to promote a tram- what will be required of him as a motorman; and the school is to 


ways Bill. The object, it is stated, is to keep out the B. E. T. Co. 


dst Kendal.—The T.C. has decided hot to entertain the for these instructors ; and persons suitable for the position woald 
ЖУ offer of the Electric Haulsge Co. to construct, free of cost, a track be available at a rate not exceeding £4 per week. The considera- 
T a mile in length, and run &n electric omnibus on the overhead tion W88 postponed on a recommendation in favour of proposals to 
ang system for six months on trial, the Council to supply the current this effect being sanctioned. 
“үт at 2d. per unit, and have the option of purchase at the end of the The L.C.C. the Finance Committee has prepared a report on the 
Ё trial period. financial! aspect of s proposal to construct a tramway from the 
| "ER bs present terminus in estminster Bridge Boad, vid Westminster 
el de Italy.—The provincial authorities have approved of the Bridge, Victoria Em ankment, and ike portion of the subway 
niers project to construct an electric railway tetween Bergamo and authorised between the Strand and the Embankment. The total 
peri ar 8. Giovanni Bianco, in the Brembana Valley, and have granted a estimated cost of the scheme as a whole is £449,050. This sum is 
en . subvention of £12,000 towards the construction. made up as follows Subway: Property, £70,000; construction of 
| Lancaster,—The Corporation ів inviting a London firm Subway, £209,000. Tramway: Already authorised, from Theobald's 
T" of valuers to inspect the Lancaster to Morecambe horse tramway, d to a point where the subway will pass under the Strand, 


with a view to purchase. The compary is asking 20s, for preference £13,200 ; from this point to and over Westminster Bridge, £51,500; 


cadens shares, and 18s. for ordinary shares, alth ough no dividends have street widening at Soutbampton Row, £27,350 ; cars and car-shede, 


ys. ; id for { А £78,000. Total, £449,050. This capital outlay will involve an 
| Xe 5 kit from the NE: бо ДО т С ы е е pei annual charge of interest and sinking fund of about £25,000 a year, 
the xat i | sent to the purchase. і decreasing as the debt ів paid off. The Finance Committee state 
zs hats . . . р that they agree with the Highways Committee that the line is one 
Leicester.— The T.C. has received notice of an applica- which should be constructed, and that ultimately, if not at first, it 
sons tion to incorporate a company to lay down light railways between is likely to prove remunerative. 
| me Leicester, Anstey, Groby, and Newtown Linford. 
d London.—The Light Railway Commissioners sat at London and South- Western Railway and Electric 
| Slough on 22ad inst. to consider the application of the London Traction.—During the consideration by a P arliamentary Con- 
TE United Tramways Co. to extend ita system from Hounslow alone mittee a few months ago of a Bill which sought authority to coL- 
nin the Great Bath Road to Colinbrook and Slough. Aftera good deal struct various electric tramways in Surrey and Middlesex, it was 
of evidence had been given, Mr. Lloyd aubmitted that the lines would made perfectly plain on bekalf of the London and South-Western 
| compete with the Great Western Railway. The Commissioners Railway Co.—which appeared in opposition to the scheme—that 
aequ retired to consider the point, and on their return the Earl of Jersey the company intend, at some future Period, to proceed with the 
Annonaced they had come to the conclusion that there was com. Conversion to electric traction of portions of their railway system 
11 petition, and that therefore the promoters must apply to Parlia- within the vicinity of London. We believe this particular railway 
Pa went, | have already suffered from the competition of existing electric 
i ыт LC.C.—At Tuesday's meeting of the Council, the Parlia- tramways, and their Opposition to the new proposals, although 
met mentary Committee, in reporting on the failure of the propored unsuccessful, was only natural under the circumstances. Since then 
wm d- railways between Hammersmith, the City and the north-east Mr. J. W. Jacomb Hood, chief engineer to the railway, bas elabc- 
ap ri ef London, expressed regret that the session should have passed rated a scheme which he suggests may be worked out some day and 
seus without any addition to the means of locomotion in the lead to practical results. The project consists in the electrical 
pate direction indicated by the Joint Committee of 1901. In theopinion equipment of about 70 miles of line between Waterloo Station and 
ARE of te Committee the question had become of such importance that Hampton Court and Twickenham, &c., and the establishment of 
dud the Council should a once address itself to the problem of seeking three generating stations of a total of 7,000 н.р - for the ригровес1 
ask sone means by which to secure that the needs of the travelling supplying the power for the operation of the trains. Each train is 
"n public should be adequately met, and they therefore recommended to be composed of three motor inte carrying а total of 180 pa- 
т: p that the Parliamentary, the Highways and the Fin ance Committees sepgers, and running at frequent intervals, the train mileage beitg 
e should be instructed to at once consider the advisability of the calculated at 5,000,000 per annum, as compared with 1,500,000 
ES Council Promoting in the next session a Bill on the subject of miles yearly with the existing steam trains. It 18 estimated that 
юх underground railways in London. Mr. J.A Shepheard, who moved the capital expenditure would amount to £630,000, and that in 
the adoption of the recommendation, said that tbe Committee were consequence of the considerably greater train mileage which would be 
al not asking the Council to commit itaelf to constructing under- obtained, additional traffic to the extent of £53,700 per annum would 
: я? ground railways. All the Committee required was an instruction to be required to meet the expenses. The chief engineer is hopeful 
TE consider the advieability of legislation either of that kind or that the earning capacity would exceed this sum, although he H 
"nm another form, as, for instance, co-operating with the companies or careful not to express а definite opinion on the matter. As it 
ME purchasing their lines on a certain day. If the railways were built stands, the Proposal is merely a paper scheme which has not yet 
re by the County Council they would be worked not for profit, but for been Adopted by the company, but the experience already gained һу 
pr: ? public good, and they could be constructed at a capital cost of the line owing to the competition of electric tramways should cause 
MU + per cent., na compared with 6! per cent. in the case of companies. the company to give serious consideration to the question of sub- 
n te Committee had some reason for thinkin g that Parliament stituting electric traction for steam locomotives on the suburban 
ine Would now deal With the Council, and listen to anything which it lines before a further diversion of passenger traffic takes place — 
251. En put forward. i : Mechanical World. 
Е ‚ 5. Low, as an addition to the recommendation, proposed tbat : TN : А : 
ee the Committee shon] consider the question of нее the Govern- L. and Y. Railway Electritication.— For the Liver- 
be istos Ppoint a Royal Commission or Select Committee to inquire pool—Southport line which the directors of the Lancashire aud 
«tx 89994 e whole subject of underground locomotion. Mr. Phillimore Yorkshire Railway have decided to electrify, the third. rail system 
mn nded the rider, which, after farther discussion, was defeated by is to be used, with direct current at 600 volts. A main generatiug 
15 the 2 Majority. Mr. W. H. Dickinson expressed the opinion that s ation and sub- stations are to be erected Motor coaches aud 
Er Mr Y alternative was for the County Council to submit a scheme. trailers will be employed. The line is about 184 miles long, and is 


Conso М. Beacheroft remarked that if the proposal was for the almost on an unbroken level, lying for about one-third of tbe 
neil to revive the London United scheme, it would not bea very distance from the Southport end, on the sea sand which forme the 
Prudent course to adopt, After further discuseion, the recommei da- surface of the land over a considerable area in the locality. There 
ron Was carried by 70 votes to 13. are at present 14 stations between the Exchange Station, Liverpocl, 


ui Es Pürpose one of the electric cars already supplied and now at the best trains either way at presenf, but thie, it is expected, will 
: treatham cable depót, and the power required for driving the be materially reduced with the new service. A good deal of the 
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MANCHESTER SCHOOL OF TECHNOLOGY. 


Tur Municipal School of Technology, at Manchester, the 
erection and equipment of wbich has occupied seven years, 
is now completed, and the formal irn as men- 
tioned in our last issue, took place on Wednesday (October 
15th). The school is а direct outcome of the old Mechanics’ 
Institution, which, for a period of nearly 80 years, Was the 
main, if not the only, means whereby the working class, and a 
large part of the middle class, in Manchester, found it pos- 
aible to make up for the serious deficiency of educational 
effort a generation or two ago. 

Without going into too great detail as regards matters of 
history, it may be stated that the initial step for the estab- 
lishment of “ An Institute of Art and Industry,” of which 
the Manchester Technical School and the School of Art were 
to form an integral part, was taken by the legatees of the 
late Sir Joseph Whitworth, Bart. 

(^, the passing of the Technical Instruction Act, 1889, 
wh'ck gave certain powers to municipalities, the Governors 
of the sew Institute decided to transfer the buildings they 
pos ( ad to the Corporation, the latter undertaking to carry 
on the work. The transfer was effected in 1892. A sum 
of £13,0°3, 1epresenting the surplus profits of the Man- 
chester Jubilee Exhibition of 1887, was added to the other 
resources at the command of the local authority —£20,000 
being assigned to the establishment of a museum, £10,000 
to the development of the School of Art, and the balance, 
£13,000, as a contribution towards the building of a new 
technical school. The acquisition of a site for the latter 
was greatly facilitated by the generosity of the Whitworth 
legatees, The school, in fact. occupies the very site of the 
old Whitworth engineering works. 

1 new building, now known as the Municipal School of 
c 'inology, is one of the largest and handsomest buildings 
in tie city. Oblong in plan, it comprises six stories, the 
cu.r dors on each floor being lit from two spacious areas, 
wit the class rooms and laboratories are all lighted from 
the outside. The chief entrance is from Sackville Street. 
The value of the sites, structures, and equipment of this 
buil ling, and the Municipal School of Art, is eatimated at 
£300,000 or thereabouts. | 

The electricity department contains two large lecture 
theatres, four laboratories for work in physics and electro- 
technics, a well equipped research laboratory, two large 
dynamo and motor testing rooms, a standardising laboratory, 
a high-pressure room, electro-chemical, photometric, and 
optical laboratories ; together with instrument testing, 
cable testing, and experimental accumulator rooms—in all, 
90 rooms, which are situated on four floors, on the side of 
the school fronting Whitworth Street. The heavy plant 
and machinery is installed in the basement, which is well 
lighted ; and a sub-basement, entirely dark, is devoted to 
photometry, optical work, and physical work requiring а 
constant temperature. The plant available for testing 
includes four 100-Kw. steam dynamos of different types, the 
engines being supplied by Mesers. Marshall, Browett-Lindley, 
Willans, and Robb (U.S.A.), and the dynamos by Messrs. Scott 
and Mountain, Dick Kerr, Mather & Platt, and Bruce 
Peebles ; there is also а 50-Kw. turbo-dynamo by Parsons. 
The Lancashire Dynamo Co. supplied a balancer-booster, and 
Messrs. Cowans made the main switchboard. There are over 
70 motors, aggregating 823 H.P., and varying in size from to 
200 н.р. These motors have been carefully selected, and 
are representative of the best makers; they are available for 
testing under different conditions in various parts of the 
building. These are in addition to the large equipment of 
motors in the dynamo rooms, which are used for experi- 
mental purposes only. There is also a Tudor battery. 

Electrical Engineering Laboratory No. 1 contains the 
following plant :—On the right-hand side of the room is а 
set of four machines, made by Kolben, of Prague, together 
with a four-panel marble switchboard, by Bertram of 
Frankfort-on-Maine, supplied by Messrs. Witting Bros 
This set furnishes an illustration of a central station with 
alternating supply. The alternators are of the inductor 
type, the revolving part consisting of iron only. The 
stationary armature is wound so as to give either one or 
two-phase currents. The alternators are drivén by two 


990-volt motors. When one of the alternators is run up to 
synchronism with the other it can either be run in parallel 
ав а generator Or 88 à gynchronous motor, and its direct- 
current motor ss & dynamo. Each alternator gives 10 xw. 
single and 15 Kw. two-phase. 

On the same side of the room also are installed an 
Oerlikon three-phase alternator for 200 volta and 50 periods, 
to give 20 KW., provided with an armature rotating in a 
four-pole field, and directly coupled to a 400-volt motor, 
driven from the city mains. The machines are controlled by 
awitchboards made by Messrs. Dorman & Smith, of Salford, 
and the motor is provided with a 25-H.P. Sturtevant starter. 

In the centre of the room, fixed within a pit, is the truck 


of an electric tramcar, made by the English Electric Manu- 


facturing Co., of Preston. It is provided with two con- 
tinuous- current motors of 25 H.P., designed by the late Prof. 
Short. The truck is mounted on friction wheels and 
coupled to a fiy-wheel, whose mass can be altered, being built 
in segments for the purpose. The frame work of the car 
carries four galvanised iron tanks, which contain about 10 
tons of water for loading the car. These tanks are furnished 
with gauge glasses, and inlet and outlet valves, so that the 
load can be varied, both in amount and in position. The 
whole car can be raised by means of jacks clear of the 
friction wheels, so that tests may be made on the motors 
running light. The car can then be lowered on to the friction 
wheels, and problems relating to efficiency and acceleration 
studied. ‘The acceleration can be increased by the use of an 
external motor representing the effect of motion on & down 


grade. 
The machinery beneath the car has been made by 
Messrs. Isaac Storey & Sons, of Manchester, to the designs 
of Dr. Nicolson, principal of the Mechanical Engineering 
Department. The motors are furnished with various types of 
controllers. It is proposed, after a complete examination of 
the continuous current motors has been carried out, to replace 
them with three-phase motors for the purpose of comparison. 

On the left-hand side of the room is a fine triple set of 
machines by the British Schuckert Co. The central 
machine is à shunt-wound motor of 60 H.P., 220 volts, and 
it is coupled on either side to a machine having an output 
of 40 Kw. The right-hand machine is for electro-chemical 
and other purposes, and gives 600 amperes at 70 volts. 
The left-hand machine is a 550-volt generator, and is usd 
for driving the tramcar motors. This machine is provid 
with slip-rings, so that it can be run as a single or three- 
phase alternator. | 

As a compound generator it is self-exciting, but as an 
alternator it is excited from the 990-volt bus-bars supplied 


{гош the School mains, the two halves of the field then being 


in parallel. The change from series to parallel connections 
is performed at the machine and not at the switchboard, and 
the direct current side is removed from the circuit by lifting 
the brushes. The speed of the combined set is about 
800 r.p.m. 

The switchboard by which it is controlled consists of 
polished white marble panels, each 1} in. thick, carried on an 
iron frame, and fixed 3 ft. from the wall of the room. At 
the top of each panel is а single-light bracket with shade 
and lamp for 220 volta. 

The following panels are provided :— | 

Motor panel, equipped with an automatic circuit-breaker, 
a main-circuit ammeter, an exciting-circnit ammeter, and an 
automatic motor overload and underload starting and regu- 
lating switch, enabling the speed of the motor to be іпсгевв 
or decreased 25 per cent. 

The panel for the electro-chemical generator is fitted with 
a single-pole automatic circuit breaker, one D.P. main 
switch, main and exciting-circuit ammeters, voltmeter, à 
rheostat for field regulation, and two D.P. switches for 
feeder circuits. 5 

The panel for the compound generator is fitted with the 
same appliances as No. 2, but of different, capacity. The 
alternator panel is supplied with alternating-current volt- 
meter and ammeter, D.P. mun switch, automatic circult- 
breaker, exciter-circuit ammeter, regulating switch for the 
field circuit, provided with a buffer coil to take self- 
induction in case of breaking field circuit, and two D.P. 
switches for feeder circuits. ма 

On the same side of the room, and next to the above, 18 $ 


- ——— A — Но ——— ³Ḿ— M ——Á—— —ñ—ö4—— 


Vol. 51. No. 1,301, OCTOBER 31, 1902.) THE ELECTRICAL REVIEW. 748 


switchboard by Messrs. Dorman & Smith, connected with a 
battery of accumulators of the Chloride type, installed for 
experimental purposes. The current is distributed to the 
various laboratories, and may be regulated in steps of 10 
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volts up to 220 volts. On this side also is a 30-Kw. three- 
phase machine of the rotating field type, of the latest design, 
by Messrs, Witting Bros. 

In electrical engineering laboratory No. 2, the machines 
are of smaller size. They consist of a set of two 5-Kw. 
rotary converters, designed for transforming from three-phase 
to direct current, and were supplied, together with a 
switchboard and transformers, by the Alioth Co., of Basle. 
The plant is so arranged as to represent a sub-station, as now 
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synchronising and parallel ruoning can be mede with this 
get. 

Other alternating-current plant in this room iucludes a 
seb of four single-phase motors, made by the Langdon Davies 
Co. the Oerlikon Co., 
Witting Bros. (Heyland 
type), and Fuller - Wen- 
strom. These are arranged 
for brake and efficiency 
tests. A two-phase motor 
bas been supplied by 
Brown, Boveri & Co., of 
Baden, and two  three- 
phase motora—one by the 
Oerlikon Co., and the 
other by the Electrical 
Co. The British Schuckert 
Co. have supplied trans- 
formers representing 
Scott's system of con- 
version from three-phase 
to two-phase. 

The direct current plant 
includes a motor-gene- 
rator, consisting of an 
Edison - Hopkinson 
machine, formerly used 
in lighting the temporary 
electrical engineering de- 
partment in Whitworth 
Street, directly coupled 
to the latest type of steel-clad Mather & Platt 220-volt motor. 

A set of three machines, supplied by Messrs. Bruce 
Peebles & Co., of Edinburgh, has been specially arranged 
for experimental work. These machines are connected į by 
magnetic couplings. They are of the two-pole type, and 
may be run as shunt, series or compound machines. Each 
machine is provided with slip rings, one for two-phase current, 
one for three-phase, and one for six-phase, thus enabling a com- 
parison to be made between the three typesof rotary converters, 
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MAIN SWITCHBOARD AND GENERATORS IN ENGINE Room. 


used in a number of towns for distribution. The voltage of 
pply from the large alternators in room No. 1 is 200 
olte. It is transformed by three-phase transformers, and 
nverted to 100 volts direct current. Experiments in 


This laboratory also contains similar machines for direot 
current working, including two direct-coupled machines 
made by the Crompton Co., two by Bergmann, of Berlin, 
and two by the International Electric Co., a motor provided 

F 
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with reduction 
gearing made by the 
Electrical Co., and 
a Manchester - type 
motor. 

In the same room 
is a large switch- 
board with three 
panels, designed to 
distribute at 110 or 
220 volts from the 
school station to the 
various machines in 
the two laboratories. 
It is capable of con- 
trolling 100 KW. 
Sub-distribution 
switch boards are 
being arranged in 
connection with the 
separate machines. 

The machines 
have been installed 
on white glazed 
brick piers, with 
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teak or other suitable 
wood tops. The laboratory 
is lit by means of Nernst 
lamps. 

Adjoining Laboratory 
No. 2 is a small room de- 
voted to cable testing. It 
is fitted with a number of 
tanks, in which are the 
coils of cable, and arrange- 
mente are made for altering 
the temperature of the 
water. 

The photometer room in 
the sub-basement is over 
50 ft. long. It contains a 
Letheby- Bunsen photo- 
meter by Messrs. Alexander 
Wright, of Westminster. 
The photometer box is 
fitted with reversible 
disc-holder, mirrors and 
prisms. The right - band 
compartment is provided 
with a triple arm, enabling 
the following standards to 
be used:— (1) a candle 
with candle balance; (2) 
Methven screen; and (3) 
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a 10-candle Clowes- 
Harcourt  pentane 
standard. The left- 
hand compartment 
is fitted with a triple 
arm to enable tests 
to be made with the 
standard London 
Argand gas burner 
and standard bats- 
wing burner; and 
is provided with a 
pillar with vertical 
and horizontal ad- 
justments for 
electric incan- 
descent lamps. The 
photometer room is 
also furnished with 
the Lummer-Brod- 
hun, Steinheil and 
Krüss type photo- 
meters, and has a 
French Carcel 
standard. 

On the next floor the special laboratory, 
which is devoted entirely to research 
work, is fitted with Prof. Schwartz's 
arrangement of galvanometer test tables. 
All the laboratorics are furnished with 
continuous, alternating and three-phase 
currents at various pressures. These are 
distributed to the benches by means of a 
double-plug switchboard. The upper 
portion of this board is for the purpose 
of distributing at 2, 4, 6, 8 or 10 volts, 
from a battery of five large accumu- 
lators placed on each floor. Each board 
consists of six vertical working, and 
one idle, bus-bars, each of the bars 
being provided with studs and thimbles 
for 40 amperes, and furnished with 8 
cut-out. Connected by means of plugs 
to these vertical bars are eight circuits 
on 16 horizontal bars like the above. 
These are provided with cut-outs for 10 
amperes; the bars are mounted on 
polished marble slabs, and enclosed in 
a glazed case. The lower board, which 
ig made of “ stabilit,” carries the cables 
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connected to the experimental terminals on the benches, and 
each circuit is provided with two plugs, which can be plugged 
on to (a) 110 volts ; (0) 220 volts; (c) experimental accumu- 
lators up to 110 volte, in steps of 4 volts; (d) experimental 


LECTURE THEATRE. 
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accumulators up to 220 volts, in steps of 10 volts: (v) ће ` 


marble board mentioned above up to 10 volte, in steps of 2 volts; 
and (/) experimental circuits to the dynamo rooms, whereby 
the current from any machine can be got to any bench in the 
laboratories. A system of distribution of this sort is neces- 
sarily complex, but a great deal of care has been devoted to 
its simplification, and the boards, as designed and made in 
the school, certainly have not any appearance of complexity 
inworking. The fit of the plugs is exceptionally good, and 
currents up to 50 amperes can be distributed without any 
trouble. The whole of the cables at tlie back of these boards 
are 80 arranged as to be readily got at. 

In this  connecti n, 
mention may be made of 
the portable testing stands 
which are in use through- 
ont the department. "They 
consist of a light teak 
framework, about 5 ft. 
high, mounted on castors 
and furnished with level- 
ling screws with flat feet, 
Which lift them off the 
castors when they are in 
position and render them 
stable. They are furnished 
at the top with a number 
of teak fillets, about 4 in. 
wide and } in. thick, spaced 
3 in. apart. All the 
measuring instruments are 
furnished with small screw 
clips for fitting over the 
edges of these fillets. The 
walls of the room are also 
күз with similar fillets, 
plugged to them, and table 
stands for instruments are 
provided of the same 
standard size, so that an 
instrument can be adjusted 
either on the portable test- 
lng stands, the table stands, | 
or on the filles round the walls in any of the rcoms of the 
department, in à few moments. 

The Advanced Physical Laboratory is & very fine room, 
und is equipped with the latest and best apparatus for the 
study of technical physics and the higher branches of elec- 


trical and magnetic work. It is impossible in the space’ 
of this article to give a detailed description of the instru- 


mentalequipment. It is varied and extensive. | 

In the Electro-technical Laboratory is to be seen a very 
good collection of meters, including all 
the best English and Continental types. 

The lecture theatres are spacious and 
well lighted. They contain every facility 
for experimental work, and are furnished 
with fine electric projection lanterns. 

On the second floor a large room 
is devoted to electric wiring and fitting, 
and the rooms in the department have 
been wired on different systems for the 
purpose of illustration. There may be 
seen the Simplex conduit, Bergmann’s 
metal tube, Peschet's insulator system, 
and various other conduit systems. 

A special feature has been made of 
the Standardising Laboratory, which has 
been carefully equipped with standard 
instruments of English, French and 
German marufacture. Current measure- 
ments up to 4,000 amperes can be 
dealt with, and pressures up to 100,000 
volts are available. The high pressure 
room is furnished with a 20-Kw. 
transformer set by the British Westing- 
house Co., and fitted with a Stillwell 
regulator for voltages up to 100,000. 

It only remains to say а few 
| words about the teaching staff and 
the work that is being done. The head of the depart- 
ment is Prof. Alfred Schwartz, A. K. C., A. M. I. C. E., 
M. I. E. E. Prof. Schwartz was educated at King's College, 
London, of which he is an associate. After a period in 
works, he was articled to Prof. Henry Robinson, of West- 
minster, with whom he had six years' experience in consulting 
and Parliamentary work in connection with central stations 
and supply schemes. He was appointed in 1895 head of the 
electrical engineering department of the South-Western 
Polytechnic, Chelsea, where he was responsible for the design 
and arrangement of the whole of the electrical laboratories, 


He has travelled very largely, and is particularly interested in 
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traction and power transmission work, and its development 
in this country. He was appointed head of the department 
of Physics and Electrical Engineering in the Manchester 
School in July, 1901. 


Prof. Schwartz is ably assisted by Prof. W. W. Haldane 
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Gee, B.Sc. (London), A.M.I.E.E., and the lecturers of the 
department are Messrs. A. Adamson, Assoc. R. C. Sc. L., and 
©. Kingbrunner, Diploma Elect. Eng. Technical High School, 
Vienna. 

There are now about 200 day students attending in the 
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technical departments of the school, in a three years' 
course. The first year's course is common to all engi- 
neering students, and the work in mathematics, physics, 
mechanics, drawing and chemistry, is of a fundamental 
character. In the second year the work in electrical 
engineering runs parallel with the mechanical sub- 
jects, which include courses in mechanics, heat engines, 
hydraulics and properties of materials, together with 
lecture and laboratory work in continuous and alternating 
currents and electrical measurements. The work in 
mechanical drawing leads up to a course in electrical design. 
In the third year extended courses in the technical applica- 
tions of electricity to light- 
ing, traction, power trans- 
mission, and electro- 
chemistry are given. А 
special feature is made 
of the practical work in 
the laboratories, to which 
the greater part of the 
student’s time is now 
devoted ; and acareful ex- 
perimental study is made 
of the leading types of 
dynamos, motors, trans- 
formers and electrical 
instruments and  appli- 
ances. Advanced work 
in the hydraulic and heat 
engine laboratories is also 
undertaken. Special 
attention is paid to the 
design classes, where 
original designs in work- 
ing drawings for electrical 
appliances, dynamos and 
motors are carried ont. 
Instruction is also given 
in the drawing-up of speci- 
fications ; and quantities — NR 
are taken out and estimates 
repared for electrical 
Dec of various kinds. 
In the evening classes a rigorous examination of the 
students is made, and each student has to be provided with 
a permit showing that he is fitted to profit by the instruction 
to be given in the class, before he is admitted. This is 


arranged for by the teachers being present in the class hours, 
for a fortnight before the opening of the session for the 
purpose of interviewing intending students; оп the 
result of such interviews the permits are granted. The 
classes in the evening are attenged very largely by draughts- 
men, test-room assistants, 
foremen and managers of 
the numerous and im- 
portant electrical works 
established in the Man- 
chester ^ district. The 
systematic courses in 
electrical engineering have 
been arranged over five 
years, and the fundamenta! 
work in the allied subjects 
of mathematics and 
mechanical engineering is 
insisted upon. 

While in the foregoing 
we have made no mention 
of the mechanical engin- 
eering department, we have 
selected for illustration 
the experimental engine 
designed by Dr. Nicolson, 
late of McGill University, 
Montreal, who has been 
engaged with a staff of 
draughtsmen for the past 
two years in preparing 
the designs for the equip- 
ment of this department. 
It would be impossible for us to attempt a detailed description 
of this engine here ; suffice it to say, that the output is 350 
B.H.P., and it is fitted with interchangeable cylinders, various 
kinds of valve-gear, and special devices for the purpose of 
accurately determining the leakage of steam past valves and 
pistons, and the temperature at different parts of the cylin- 
ders, and for the solution of various other problems of the 
first importance in steam engineering. We have expressed 
opinions adverse to the use of complicated engines of this 
kind for the training of students; but in this instance 
abundant provision is made for them to work with ordinary 
standard engines, apart from the one in question, and it is 
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important to note that it is the intention of the authorities 
to enlist the services of experienced engineers in T L 
out important researches with this engine and, in fact, wi 
other portions of the equipment. b 
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PROF. SIDNEY H. SHORT. 


Tur premature and somewhat sudden death of Prof. Sidney 

Short from appendicitis, which we briefly announced in 

our last issue, has removed an interesting personality ; 

а prolific inventor, and an engineer of great attain- 

ments. He had combined in a rare degree scientific 
knowledge and a true insight into the practical possibilities 
of electricity. The exact circumstances which led to him 
continuing his important work in this country are set forth 
below, and it may be truly ssid of him that he was one of the 
few American engineers who, after a residence in this country, 
have left a clear impression upon English engineering practice. 

He was a man of high culture, yet notwithstanding his 
professorial attainments, his work lay rather in the direction 
of practical engineering than in the schools and laboratories. 
Some years before Prof. Short came to this country he had 
achieved a high position among a band of brilliant American 
engineers ; he had seen and participated in the early develop- 
ments of electric traction, and was quick to appreciate the 
1eal problem, and to seek for its solution in the modifications 
and developments of the electric motor. When one con- 
siders the state of the art at that period, it was no small 
achievement to design a motor to work under the peculiar 
and special conditions obtaining in electric traction, and 
it is no exaggeration to say that the high state of 
efficiency which vow characterises all parts of tramway appli- 
ances owes much to the splendid work accomplished by 
Prof. Short. Though a pioneer in the field of electric 
traction, he had, unlike many of his earlier confréres, 
remained throughout his career one of the leading authorities 
on all matters appertaining to electric traction, and to all 
problems connected with tramway enterprise, he brought to 
the day of his death an enthusiasm and a vigorous insight, 
coupled with a great exper ence and ripened judgment. 

In this country he had been closely associrted with a 
concern which has shown the possibility of economically and 
efficiently manufacturing tramway apparatus, a department 
of applied electricity, which had been for many years utterly 
neglected by English firms. Without exaggeration he may 
be said to have completely revolutionised in this country the 
design of continuous-current generators, and an elqouent 
testimony to his skill as a designer is to be found in the 
many splendid examples of machines at home and abroad. 
Nor did he hesitate to give to the world the benefit of his 
experience : to all who cared to ask he freely gave the detailg 
of his designs, and that his views found ready acceptance is 
obvious from the fact that many of his improvements have 
become embodied in standard practice. In a sense he 
may be said to have completed much of the work for which 
he visited this country. He had collected round him a staff 
of brilliant men who had been associated with him for years 
in the design of the apparatus with which his name had been 
closely identified, and it redounds to his ability as an 
organiser that even without the master mind his work can 
be continued without a break. 

The later years of his life had been in a great measure 
devoted to the problems arising out of the application of 
electricity to railway service, and his close study of the 
subject has enabled him to leave a mass of data and standard 
designs, which no doubt will be largely adopted in much of 
the conversion from steam to electricity that is bound to 
take place on many of our existing railways. 

His personal qualities had endeared him to a large and 
ever increasing circle, and he possessed a frankness and a 
charm of manner behind which were the sterling qualities 
that had raised him to a high position among his fellow 
men. 

Prof. Sidney Howe Short, electrical engineer, was born in 
Columbus, O., October 8th, 1858: he was the second son of John 
Short, a manufacturer, and Elizabeth Cowen, his wife. From the 
public school of Columbus, Sidney Howe Short passed to the 
Capital University, but soon left it to enter the Ohio State Uni- 


versity, where he became a student under Prof. Mendenhall, of the 
technological department, aud an assistant in the laboratory. 


most і ventors, he had shown mechanical ingenuity in his 
very childhood. Before he was 14 he was an expert telegraph 


operator, and had equipped his father’s house with a burglar alarm 


system and other electrical devices. In 1876 he perfected a long - 
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In 1878 Mr. Short was elected Assistant Professor of Physics and 
Director of the Laboratory; he graduated in 1880, with the degree 
of B.S., and immediately accepted the position of Professor of 
Physics and Chemistry, and Vice-President of the University of 
Denver, Colorado. He developed these departments so rapidly that, 
in 1882, the work was found too much for one person, and he was 
relieved of the chemical department, in order that his entire time 
might be devoted to Physical Science. 

While in Denver, Prof. Short invented a double reduction motor 
for street railways. He became so entbusiastic in this work, that 
in 1585 he resigned his professorship, to concentrate his entire 
attention upon electric railway work, and soon bad several lines 
working in Western cities. 

In 1889 he removed to Cleveland, O., where the Short Elcctric 
Railway Co., of which the Brush Electric Co. was a large share- 
holder, was formed to manufacture his railway machinery. In 1892 
the Thomson-Houston Co. bought out the Brush Electric Co., the 
Short Electric Railway, and later the Edison Companies, thus 
forming the existing General Electric Co. In 1893 Mr. Short 
became connected with the Walker Manufacturing Co., of Cleve- 
land,O. The Walker Co. immediately entered the electric traction 
field with an entirely ncw system of apparatus of Mr. Short's 
design, and rapidly became a formidable competitor of the General 
Electric and Westinghouse Cos., not only in the United States, but 
in Europe and throughout the world. Іо 1898, the Walker Co. had 
become so important a factor in tke electrical situation, that its 
absorption was decided upon and accomplished by the financial 
interests controlling the Westinghouse Co. 

Ia December of that year Mr. Short sailed for Europe with two 
objects in view, one of which was to take a long holiday, and the 
other, which quickly submerged it, to complete the arrangements 
which had already been under discussion with Messrs. Dick, Kerr 
and Co., Ltd., for the construction of works in England for the 
manufacture of apparatus under his patents. The preliminaries for 
the carrying out of this undertaking were quickly arranged, and in 
June, 1899, work was commenced on the excavations for the new 
buildings at Preston; only a year later the formal opening took 
place, the actual production of traction machinery being already 
well under way. 

Since that date Mr. Short bas held the position of technical 
director of the English Electric Manufacturing Co., Ltd, and the 
wide range of the patents and designs by himself and the technical 
staff which he had orgauised for the company covers apparatus for 
electric traction rangiug from ordinary trsmway equipments to 
those for the heaviest railway service, generators from the smallest 
size up to those of 3,000 or 4,000 Kw. capacity, and a complete range 
of polyphase machinery for power and transmission work. It will 
be generally agreed by electrical engineers throughout the world 
that in his designs Mr. Short has distinctly improved whatever type 
of machinery he has touched, and in many cases these improvements 
have been of the most vital and far-reaching nature. Mr. Short, 
during the past year, was engaged upon plans which bave recently 
been carried through for the erecticn of large shops in Paris for the 
manufactu'e of machinery under his patents. 

It has been known to hie friends for some time that he regarded 
his work in Europe as drawing to a finisb, and that it was his 
intention a little later on to return to America with a view to re- 
entering the electrical field there, and carryiug out on independent 
lines au undertaking of a similar nature to that with which he had 
been associated in England. 

Prof. Short was a Fellow of the American Society for the 
Advancement of Science, a Member of the Cleveland Electrical 
Society, the American Institute of Electrical Engineers, the 
Institution of Electrical Engineers in London, the Engineering 
Society of Liverpool, and the New York Electrical Society. He was 
a Member of the United States Electrical Congress in 1884 at 
Philadelphia, the International Congress of Electricians at 
Chicago in 1893, and the International Congress of Electricity in 
Paris in 1900. Over 500 patents have been issued in his name in 
the United States ard foreign countries, mostly on electrical 
machinery. 

He was married in Washington, D.C., July 26th, 1581, to Mary F. 
Morrison, a resident of Columbus; they had three sons and a 
daughter. Prof. Short was only 44 years of age at the time of his 
death. 


ELECTRIC TRACTION NOTES. 


(Continued from page 741.) 


Manchester.—The prospective ‘opening of the Man- 
chester and Withington electric tramway, which will compete with 
the Midland Railway Co. for an important part of its suburban 
traffic, bas led the company to announce large reductions in the price 
of tirst and third-class season tickets from November 1st. 


Farnworth.—The r:sult of the working of the electricity 
department for the quarter ending September 30th, 1902, 
shows:—105,303 units sold; receipts, £1,104 12s; working 
expenditure, £538 58.; working expenditure per unit sold 
= 1224. In regard to power supply, the motors connected 
are 160 H.P., or over 200 HP. applied for. The tramways revenue 
was £1,912 188.; the working expenses, £1,748 (716d. per car- 
mile) including cost of replacing car wheels broken by running 
over the old Manchester Road track which is now being relaid, 
and a sum paid to the Bolton Corporation for renewing the 
electrical equipment of the Manchester Road track, which track 
had been lessed to them till last June. It is found thatthe d 
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fares have not been & success, and the Committee has decided, sub- 
ject to the approval of the Council, to abolish them. Mr. J. D. 
Pember, A.M.LE.E., is the Council's engineer and tramway 
manager. 


Middlesex.—On Friday an inquiry was held at Alexandra 
Palace with regard to proposals of the Middlesex County Council 
to establish an electrical tramway in ‘the suburbs of North 
and North-East London. For carrying out this undertaking the 
County Council now applied for further powers from the Board of 
Trade, through the Light Railway Commissioners, to widen certain 
roads in various parts of the area through which the lines will pass. 
The inquiry was largely attended, including representatives of the 
Wood Green, Hornsey and Friern Barnet District Councils and 
tradesmen affected by the proposals. Objections were offered by 
the Wood Green Council, but the consideration of these were post- 
poned until their Lordsbips came to consider the questions of 
clauses. Other objections were also made. 

The Light Railway Commissions held an inquiry at the 
offices of the Willesden U. D. C., Dyne Road, Kilburn, into the 
application of the Middlesex С.С. for power to construct 
certain light railways within their area. The said railways as pro- 
posed were as follows:—(1) From Finchley Road (at the cross roads, 
Golder’s Green) through North End Road, Hendon, to the Edgware 
Road. (2) From the “Crown” at Cricklewood to Kilburn station 
(L N.W. Railway). (3) From the end of Chichele Road, near the 
“ Crown " aforesaid, through Willesden High Road, Church Road, 
to Craven Park, Harlesden. The inquiry commenced on Monday, 
20th inst., and was adjourned until Thursday, 23rd, when the 
following decisions were arrived аё: — 

Railway No. 1.— The Commissioners stated that the Edgware and 
Hampstead Railway having passed both Houses of Parliament, they 
considered that this Railway No. 1 was not pressing, and would not 
recommend an order in tbis case. 

Railway No. 2.—This application was withdrawn, as it was stated 
that the L. C. C. intended to apply to Parliament for powers to con- 
struct a tramway along the Edgware Road. This road is vested 
jointly in the M.C.C. and the L.C.C. Railway No. 3. The Commis- 
sioners reserved their decision in this case. 

The M.C.C. has resolved to promote a Bill in Parliament for the 
construction of a tramway through Hendon, along the same route as 
No. 1 aforesaid, and another similar to No. 2 before mentioned. 

Last week Lord George Hamilton, in the capacity of a governor 
of Harrow School, gave evidence before the inquiry held by the 


Light Railway Commissioners into an application made by tbe 


Middlesex County Council for sanction to run a line of electric 
trams round the base of Harrow Hill. The proposal is to construct 
the tramline from Willesden down the Harrow Road, and then 
through Harrow, Wealdstone, and Stanmore to Edgware, where it 
would form a connection with a similar line which bas already been 
sanctioned, to run out from Cricklewood along the Edgware Road. 
Buch a line of trams, Lord George Hamilton declared, would have a 
most prejudicial effect upon Harrow School. He thought that 
where the interests of a great national institution were во vitally 
affected, a few thousands of pounds should not be given too much 
consideration, but that another route should be adopted. Similar 
evidence was given by Lord Spencer, another of the governors. 


Redruth— Camborne.—This electric tramline of the 
Urban Electricity Supply Co. is completed. If the B. of T. inspec- 
tion takes place in time the cars will start running next week. 


Shildon.—The U.D.C. has decided to re-open negotia- 
tions with Mr. John Heslop with a view to securing electric tram- 
ways for the town and district. 


South Lancashire Trams.— On Monday last week the 
sections of the South Lanca-hire tramways, connecting Lowton, 
Leieb, Howe Bridge, Atherton and Bolton, were opened for public 
traffic. 


South Shields. —At the meeting of the T. C. on the 


22nd inst. the matter of the Tramways Bill was again brought up, 
and tbe Bill as drafted by tbe Council in Committee was approved 
and was to come up for final approval on the 29th inst. At the 
meeting of the South Shields Committee on the 21st inst. a letter 
was read from Mr. 8. Sellon on bebalf of the B.E.T., stating that 
they were promoting a Bill for tramways from South Shields to 
Sunderland, and asking the Committee to meet the representatives 
of the company to discuss the terms on wbich the Corporation would 
be prepared to give their consent to the company’s proposals, and 
also to afford the Corporation all the information they desired. It 
was agreed that the Committee should receive the representatives 
of the company, but that before they met the Committee they should 
furnish information as to the exact nature of the company's pro- 
posals, and the powers they intended to seek in the proposed Bill. 
On the 24th inst. another meeting of the Coo.mittee was held, and 
a further letter from Mr. Sellon was laid before it. Our corre- 
spondent understands that this pointed out that the existing tram- 
ways in South Shields were leased to the B.E.T. for a term which 
expires on February 1st, 1908, terminable, however, on February 1st, 
1906, at the option of the Corporation, and this prevented the con- 
version of the tramways into an electric system before the dates 
named, except by an amicable arrangement. The company there- 
fore offered if the Corporation met them in other ways, to surrender 
its lease forthwith, and to take up the new lease on the line being 
reconstructed and equipped for electric traction, to be concurrent 
with the lease of the other lines to be constructed in South Shields. 
The company was prepared to transfer to the Council so much of the 
Jarrow and Bouth Bhields light railway as is within the borough on 
terms td be apredd. THe company was 


prepared tò take w lende or 


28 years of all suitable tramways to be constructed in the borough ; 
the company to pay the interest and sinking fund upon tbe capital 
expended in constructing, equipping and purchasing the lines; that 
the company would relieve the borough debt of the £10,000 standing 
against the tramway account by including that amount in the tram- 
way capitel. It is further suggested that a saving would be effected 


if all the lines were included in the Bill the company is to promote, 


' but if the Council prefers itself to promote the lines in the borough, 
the company did not desire to oppose that course provided s lease 
was arranged for. The company also express themselves as willing 
to consider the question of bearing some part of the cost of widening 
Fowler Street. A good deal of discussion was provoked by the 
letter, and it was felt that it went far beyond what was originally 
suggested. It was decided that it should be intimated to the com- 
pany that the Committee were only prepared to consider proposals 
as tothe Whitburn and Fowler Street route. What will be the 
outcome it is difficult to surmise, as a special meeting of the Council 
was called for Wednesday to formally order the promotion of a Bill 
for the construction of the tramways. 


` Southport.—All the tramlines are now laid from 
Shakespeare Street to the Birkdale boundary, and most of the line 
has also been laid up Duke Street. 


Stroud.— It appears probable that the proposed system 
of electric tramways for Stroud and district is not to be dropped as 
& consequence of the somewbat sudden death of Mr. T. Nevins, the 
original promoter. A syndicate, consisting mainly of local manu- 
facturers, hag been formed, and it is proposed to construct the line 
from Stroud to Nailsworth, Stonehouse and Chalford. The manu- 
facturing village of Painswick, which was included in the first 
scheme, has been left out, and the entire proposal has already 
received the favourable consideration of the County Council. 


TELEGRAPH AND TELEPHONE NOTER. 


Cuban Telephones.—It is reported from New York 
that the Cuban Congress has granted to the American National 
Telephone Co. a monopoly for the whole island for 50 years. 


London— Brussels Telephone.—O wing to the unsatis- 
factory nature of the trials of the London — Brussels telephone from 
the Belgian side with English provincial towns, a delay has occurrcd 
which was not anticipated, and it is probable that, instead of the 
new line being opened to the public next month as had been ex- 
pected, it will be only during the first months of next year that 
the line can be employed for regular service. The line would 
bave long ago been inaugurated were it not for the unfortunate 
accident that occurred when the cable was being laid in the first 
instance, at a moment when several miles of it had been put dowa. 
It was then discovered that the cable was defective, a break having 
occurred. The terminal points of the submarine section of tke 
calle are St. Margaret's Bay, near Dover, and La Panne, on the 
Belgian coastline. The entire work of laying the cable was 
carried out under the jurisdiction of the English Post Office De- 
partment, by its two vessels, the fert and the Monarch. The 
cable is the longest of its kind that has yet been laid, being 90 kilo- 
metres inlengtb. It comprisestwo circuits, and cost nearly £4 ',000. 
The complete installation will cost about £80,000, which will Ъз 
equally shared by the two nations From and to Belgium com- 
munication will only be feasible with Antwerp and Brussels. If 
communications ure numerous, however, and the new line proves 
profitable, the Belgium Government will instal connections with 
the other principal Belgian towns. In Brussels it will be possible 
for subscribere to the Fost Office telephone to communicate with 
London from their houses. In Antwerp, however, owing to the 
imperfect nature of the local telephone system this will not b? 
possible. The rate for messages has been fixed by agreement 
between the two Governments at 8s. cr 10 fr. for three minutes' 
conversation. No subscriptions will be issued either in England 
or Belgium. The day and night tariffa will be the same. The 
cost of maintenance of the new line will be borne in equal par. s. 
by the two Governments. 

In the House of Commons on 23rd inst, replying to Mr 
Henniker Heaton, Mr. Austen Chamberlain said, А new cable bas 
been laid to Belgium, and telephonic communication between 
London and Brussels will be opened as soon as the necessary 
arrangemente can be complet The establishment of com- 
munication between London and Berlin is not at present feasible.” 


Wireless Telegraphy.—It is stated by a Central News 
Rome correspondent that wireless telegraphy apparatus is to lc 
established at all stations, and on all passenger trains on the 
Italian railways. 

The Telegraphs Amendment Bill, giving the Government contro! 
of wireless telegraphy, passed its second reading in the Cape House 
of Assembly on 24th inst. 

A Berlin Press correspondent says that Austria-Hungary, Italy, 
Russia, and the United States have accepted the invitation issued 
by Germany to the International conference for the regulation cf 
wireless telegraphy: Replies to the German proposal have uut yct 
been reocived from Greht Britam dr Frans. 


(0 
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‘Telegraphic Interruptions and Repairs :— 


CABLES. INTERRUPTED. REPAIRED. 

Latakia-Cyprus .. — .-. vs «s a .. June 20, 1*99 .. 
8 with Carthagena and Barran- 

quilla (Columbia) - x .. Dec. 8, 1900 ee 
Trinidad Demerara No. | tgs re TA .. Ang. 27, 1901 .. us 
Dominica-Martinique . . os eer, ues .. May 8, 1902 А 
St. Lucis-Martinique .. è T -s .. May R, 1902 
Guadeloupe-Martinique .. ...... May 9, 1902 
Santa Crus de Teneriffe to Tejita de Teneriffe July 4, 1902 
Puerto Plata-Martinique E ‚ .. July 10, 1902 
Guantanasmo-Mole St. Nicholas .. Aug. 4. 1902 
Cayenne-Pinheiro эө» эе .. Aug. 18, 1902 
St Lucia-Bt. Vincent .. .. Sept. 19,1902 .. 
Reissi-Issa ee ee ee Oat. 22, 1902 
Reissi-Yeimani oe PEE "m ee Oct. 22, 1902 
Carcavel. os-Ponta Delgada .. . Oct. 22, 1902 


LANDLINES :— 
Route via Hanekin on Persian territory .. .. Feb. 24, 1900 
Communication with Tientsin and Taku vía 
Helampo z “> T АЕ 5% . July 18, 1000 .. 
ommunication with Maranham .. .. Sept. 19, 1902 .. 


Telegraphs to the Far East.—In the House of Com- 
mons, on 28th inst., Sir Edward Sassoon asked the Postmaster- 
General whether he was aware that cable rates from Hong Kong 
to England vid the Great Northern line are practically double those 
charged from Hong Kong to Russia; and whether he would remor- 
strate with the company, which enjoyed a monopoly of landing 
rights on British territory, with the view of bringing about an 
abrogation of this discrimination between British and Russian 
merchants and bankere."—Mr. A. Chamberlain replied that he was 
aware of the difference in charge to which attention was called. It 
was in accordance with a well established principle of the Tele- 
graph Convention that adjoining countries like Russia and China or 
China and British India may make arrangements between ther - 
selves for Jower rates than those which are generally applicable; 
and Hong Kong, as forming geographically part of China, has been 
brought within the terms of the special agreements regulating tele- 
graphic rates between China and Ruseia on the one band and China 
and British India on the other. These and other charges had been 
under the consideration of the Colonial Office and the Post Office, 
and be (Mr. Chamberlain) hoped tbat it might be possible to reduce 
the rate between this country and Hong Kong. The Great Northern 
Company, however, did not post ess a monopoly of landing rights in 
any British territory. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Aston Manor, — October 31st. Condensers for elec- 
tricity works. See Official Notices October 10th. 


Bristo].—November 7 4th. 
Notices " October 24th. 


Buckinghamshire.—November 8th. Electric lighting, 
telephones, and tell-tales for the County Asylum. See Official 
Not ices to-day. 


Burton-upon-Trent.— November 5th. Overhead equip- 
ment for tramways. See Official Notices October 17th. 


Arc cables, See * Official 


Copenhagen.—November 17th. Two dynamos, switch- 
board, ёс. See Official Notices October 17th. 


Dartford. — November 12th. House wiring. See 
“ Official Notices " October 24th. 
Erith.—November 12th. Meters and cut-outs. See 


" Official Notices“ to-day. 


Franee,—Janvary 1st. The Prefectural authorities of 
the department of Calvados are inviting projects until January 1st, 
1903, for the construction and working of an electric tramway, 
for the transport of passengers and goods between Trouville апа 
Honfleur, a distance of about 10 miles. Particulars may be 


obtained from, and proposals are to be sent to, La Prefecture de 


Calvados, Caen. 


Halifax.—November 20th. 750-Kw. steam dynamo 


with condenser. See Official Notices " October 2410. 


e 


1. C. C.—50-ton electric traveller with an auxiliary two- 
ton hoist for the Greenwich tramways power station. Specifica- 
tions, &c., at Spring Gardens, £2. 


London.—November 81th. The L.C.C. invites tenders 
for road-work and plate laying for the reconstruction of certain 
IRAN on the conduit system. Engineers’ Department, Spring 

ardens. 


Lowesoft,—November 26th. Overhead equipment and 
poles; cables, &, for tramways. Bee “Official Notices ” to-day. 


Mausfield.—October 31st. Electric wiring of the Town . 


Hall Specifications from Mr. Hewlett at the electricity works. 


Newcastle-upon-Tyne, — November 8th. A triple- 
expansion direct-coupled 3, 000-H. . engine for the Corporation 
tramways station. Mr. A. E. Le Rorsignol], general manager and 
engineer. Deposit for specifications, £3 3s. Вее Official Notices 
October 17th. 


ө | 
Pontypridd.— November 22nd. Tramways, permanent 
way, traveller and storage battery. See Official Notices to-day. 


Radcliffe.—November 14th. Steam dynamos ; boilers, 
superheaters and economisers, condenser and pumps. See ‘ Official 
Notices " to-day. ; 


Salford. — November 12th. 
" Official Notices " to day. ' 


Santiago de Сора. — November 15th. The Municipality 
of Santiago de Cuba is open to receive offers for installing an electric 
lighting 8ystem in tbe town. 


 Southampton.—November 18th. (1) Cur bodies; (2) 


electrical equipment and trucks. See Ofti;ial Notices October 
24th. 


Spain.—November 8th. The municipal authorities of 
Tarrega (Catalonia province) are inviting tenders until November 
8th for the concession for the electric lighting of the town during a 


Lead-covered wire. “ее 


period of 15 years. Particulars may be obtained from, and tenders 


are to be sent to, El Secretario del Ayuntamiento de Tarrega 
(Catalonia). 


St. Petersburg.—November Ist (14th). The T.C. 
invites tenders for the reconstruction of the three town tramway 
lines, bitherto worked by horse traction, with e'ectrical power, and 
the construction of an electric station. The terms of the tender, 
also application forms with particulars, will be sent free at 
once either by post or wire. The last date for the production 
of projecte and offers is as sbove, and applications should be 
addressed: Stadt Amt, Bt. Petersburg, Russia. 


Sunderland.—November 28th. Steam dynamo, three- 


phase motor-generators and transformers, and switchboards. See 
“ Official Notices ” October 17th. : 
Tien - Tsin, — November 30th. The Municipal 


Secretary at Tien-Tsin is calling for proposals for the lighting of 
the British concessions by electricity. See this column for August 
15th. 


Warrington. — 12 months’ 


supply of cables, See 
“ Official Notices ” to-day. E 


CLOSED. 


Ashford. — The Electric Lighting of West London 
District Schools, Asbford, Middlesex, bas been placed in the hands 
of Messrs. Robert Daweon & Co., Ltd., of Stalybridge. The 
installation comprises dy namos, booster, accumulators, switchboards 
and wiring. š 


Cape Colony.—Messrs. Ferranti, Ltd., of Hollinwood, 
wbo are now carrying out many important colonial and foreign 
contracts for electrical power plant, bave just secured the order for 
the suppiy of transformers for the King Williams Town (Cape 
Colony) Electric Light aud Cold Storage Co. 


Leicester. — The Tramways Committee of the T.C. 
have accepted tbe followivg tenders for material for the electric 
tramways:— North-Eastern Steel Co., Ltd., Middlesbrough, for 
4,800 tons of rails, ard 175 tons of fish plates, for £32,326 ; Had- 
field's Steel Foundry Co, Ltd., Sbettield, for .pointa, crossings, &c., 
aud for the construction cf lay-outs and special track work, at 
£13,041. | 


London.—The London County Council had under con- 
sideration on Tuesday the following tenders received for the supply 
and erection of two electric car-traversers to be used at the Clapbam 
and Balham carsheds respectively :— 


Dick, Kerr & Co., London (accept: d) . £900 
Ransomes & Rapier, Ltd., London ye .. 929 
British Thomsou-Houston Co., Ltd., Rugb .. 964 
Ci. & А. Musker (1901), Ltd., Liverpool ws . . 1,040 
R. W. Blackwell & Co., Ltd., London . 1,170 
T. Green & Bon, Ltd., Leeds .. а . 1,400 


Leeds.—The Leeds Industrial Wholesale Co-operative 
Society have decided to instal engines of the Willans type for 
direct coupling to dynamos of the British Thomson-Houston Co.'s 
make, in their new power house. 


Middlesex.—The County Council has accepted the 
following tenders : — Griffiths, Ltd., construction of light railways in 
T ttenham and Wood Green, £78,553; J. G. White & Co, Ltd., 
lices in Highgate and Finchley (Eoglish rails), £49,831. 


Natal.—The Natal Government Railways, Durban, have 
placed the order for the boiler house equipment of 10 stokers and 
forced draught farnaces with automatic steam regulators and 
complete coal and ash ‘elevating, conveying, and storage plant, 
with Messrs. Ed. Bennie & Co., Ltd., of Bolton and London. 
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Newcastle-on-Tyne, — The Wholesale Co-operative 


Society have decided to instal two 250-н.р. Willans engines for 
direct coupling to dynamos of the Westinghouse type, for supply- 
ing power to their new mills at Dunston-on-Tyne. 


Spain.—The Westinghouse Electrical Co. have secured 
a contract for two 225-Kw. triphase alternators for the central elec- 
tric lighting station at Oria (San Sebastian). е 


Swansea.—The Contract Journal publishes the following 


list of tenders for telephone equipment for the Town Council: 
Henley's Telegraph Works Co., conduits and manholes, and 
cables; Armstrong, Addison & Co., Sunderland, creosoted poles ; 
Bullers, Ltd., telephone insulators; T. Aspden & Sons, Blackburn, 
oak arms; Bryden & Middleton, Scotstown, Glasgow, ironwork ; 
Guest, Keen & Nettlefolds, near Birmingham, arms, bolts, &c. ; 
F. Smith & Co., copper wire; W. F. Dennis & Co., bronze wire, 
stay wire, and insulated wires; International Electric Co, Ltd., 
Barbican, London, lightning arresters, bigh-tension guards, &c. ; 
British Insulated Wire Co., batteries; Ericsson-Bell Telephone Co., 
Glasgow, telephone instruments; British Insulated Wire Co., 
switchboards. 


FORTHCOMING EVENTS. 


Friday, October 3lst.—At 5 p.m. Physical Society. Meeting at 
the rooms of the Chemical Society, Burlington House. 
Paper on “The Size of Atoms,” by Mr. Н. V. Ridouf. 
Exhibition of Vacuum Calorimeters,” by Prof. Н. L. 
Callendar, F. R. S. 
At 8 pm. — Institution of Mechanical Engineers, West- 
minster. Extra meeting. Discussion will be con- 
tinued оп Oil Motor Cars of 1902," by Captain C. C. 
Longridge. 
Saturday, November lst.—At 7.30 p.m. At the St. Bride Founda- 
tion Institute, Bride Lane, Fleet St, E C. Bohemian 
Concert of the Association of Engineers-in-charge. 


Tbe programme for the session has been issued. It includes 
papers as follows:—Mr. C, Harper on '' Water-Tube Boilers; "' 
Mr. W. H. Booth on Smoke Prevention; Mr. W. Crawford 
on High Speed Engines; and Mr. W. F. Goodrich on The 
Economics of Steam Production." 


Monday, November 3rd.—At 7.30 p.m. Society of Engineers 
Meeting at the Royal United Service Institution, 
Whitehall. Paper on “Effect of Segregation on the 
Strength of Steel Rails,” by Mr. Thomas Andrews, 
F.R.8. 
Tuesday, November 4th.—At 8 p.m. Institution of Civil Engi- 
neers. Ordinary meeting. Presidential Address by 
Mr. J. C. Hawksbaw, and presentation of Medals and 
Prizes awarded by the Council. | 
Wednesday, November 5th.—At 7.30 p.m. The Institution of Elec- 
trical Engineers (Studente' Section). Meeting. Paper 
to be read on “Steam and Electrical Exhibits at the 
Wolverhampton Exhibition,” by Messrs. H. A. 
Pickett and A. B. Scorer. 
At 8 p.m. Cold Storage and Ice Association meeting at 
tbe Institution of Mechanical Engineers. Paper by 
Dr. C. Linde on “The Technical Application of Liquid 
Air." 
Thureday, November 6th.—At 8.30 p.m. Röntgen Society. Meet- 
ing and Presidential Address. 
At 8 p.m. Civil and Mechanical Engineers’ Society. Meet- 
ing at Caxton Hall, Westminster. Paper on ''The 
General Engineering Scheme of Garden City," by E. 
Howard, and Presidential Address. 
At 8 p.m. Chemical Society. Meeting at Burlington 
House. 
Friday, November 7th.—At 7.30 p.m. Faraday Club. Dinner at 
St. Ermin’s Hotel, Mr. J. Swinburne in the chair. 
Thursday, November 13th.—At 8 p.m. Institution of Electrical 
Engineers. Premium presentation and Presidential 
Address by Mr. J. Swinburne. 


NOTES. 


A U.S. Battleship Installation. — An American 
exchange says that the new battleship Connecticut is to be lighted 
throughout by electricity. The electric plant on the ship will consist 
of eight 100-k w. steam-driven generating sete, all of 125 volts at the 
termioals, disposed in two separate and independent dynamo 
rooms. Six electrically-driven generators will supply current to 
turret turning motors There will be 1,100 electric fixtures, 
complete, with necessary incandescent lamps aud c'tlets; 10 
enclosed atc lamps located in engine and fire rooms; six 30-in. 
searchlighte mounted on platforms on bridges, with spare parts ; 
two truck lighte, with controller and stand complete ; electric night 
HEN sete, diving lamps, ventilating sets, desk and bracket 
fans, 


London County Council.—The Highways Committee, 
at a meeting of the Council on 21st inst., presented a report in rela- 
tion to the proposed erection of workshop buildings adjoining the 
sub-station being built at Clapham in connection with the electrical 
operation of the tramways. Ол the recommendation of the Com- 
mittee, it was resolved to sanction an expenditure of £3,600 for 
the purpose. The Couucil adjourned the consideration of recom- 
mendations by the Highways Committee in favour of rescind- 
ing the proposal to seek powers to construct a tramway from 
Battersea Park Road vid Battereea Bridge and Chelsea Embank- 
ment to Buckingham Palace Road, and of applying for powers to 
lay a tramway from Battersea Park Road vid Battersea Bridge to 
a point in Beaufort Street, near Kiog's Road. Approval was given 
to plans submitted on behalf of the Central Electric Supply Co. 
for the erection of a building to contain water-softening plant at 
the company’s generating station in Grove Road, St. Johu’s Wood. 


The American Electrical Trade Outlook.—In an 
editorial note on the American trade outlook, our contemporary, the 
Electrical World and Engineer, remarks: —“ While the home out- 
look, is encouraging, there would be more satisfaction in it if 
the beginnings made of export trade in many branches were not 
nipped in the bud by a prosperity which tempts the mauufacturer 
to neglect foreign markets. That this check has been felt is not to 
be denied, and it implies, unfortunately, a certain amount of wasted 
time and effort, with the consequent difficulties of renewing broken 
connections and affiliations, Complaints have reached us from 
parties abroad with whom a start had been made, but who find now 
that they must wait months for apparatus, or that it is not par- 
ticularly cared whether their orders are filled or not. On the 
contrary, we are glad to know that some manufacturers are nursiog 
and pushing their foreign trade steadily and persistently, knowing 
how intrinsically valuable it is in increasing the volume of pro- 
duction, and iu providing new outlets." 


Electrical Engineering at the Durham College of 
Science.—A report has recently been presented to the President 
and Council of the North-East Coast Institution of Engineers and 
Shipbuilders by Mr John Gravell, who represents that body upon 
the Council of the Durham College of Science, Newcastle-upon- 
Tyne, which describes the work done by the latter educational 
establishment during the past five years Mr. Gravell remarks that 
no branches of applied science have made more marked progress 
than electricity aud engiueering, and, ia consequence, those depart- 
ments of the College have had to be strengthened by the foundation 
of a Lectureship in Electrical Engineering and of a Demonstrator- 
shipin Eagineering. The electrical work has proved eminently 
successful and highly beneficial to the district - more especially so 
in the case of the evening students. The demand for tuition in the 
laboratory bas been so great during the current session—no fewer 
than 66 students having been in attendance—that an additional 
evening per week bas had to be devoted to the requirements of the 
electrical students. The attendance at the lecture classes has been 
upwards of 150. | 


Регвопа1.—Оп Friday last an interesting little ceremony 


was performed when several of the friends of Mr. Dane Sinclair 


foregathered to entertain that gentleman at dinner, and to present 
bim with a souvenir of his stay among them in London. Mr. 
Binclair, as our readers are aware, is now managing the business of 
the British Iasulated and Helsby Cables Co, Ltd., at Prescot, and 
the warmth of his greeting on Friday last will probably long remain 
with him in the new field he has choseu for the display of his 
energetic temperament und business acumen. Mr. Jobn Gavey took 
the chair at the dinner, which was held at Prince's Restaurant, 
Piccadilly, and in a graceful speech alluded to the negotiations in 
which he, on behalf of the Post Offi:e, and the guest of the evening, 
on behalf of the National Telephone Co., had engaged for 60 
long. One very important testimony to the high qualities of Mr. 
Sinclair was the fact that several of those with whom in days gone 
by he had been in opposition or competition were warmest in their 
enconiums of his keen sense of fairness in all his business trausac- 
tions. Mr. Gavey concluded his interesting address by presenting 
Mr. Sinclair, on behalf of the hosts of the evening, with a silver tea 
and coffee service. 

Mr. Ed. C. de Segundo notifies that his address in future will be 
267, Dashwood House, New Broad Street, E.C., he having recently 
opened headquarter offices there. 

The Madras Mail says that on October 1st Mr. Ernest Sellon, of 
a firm of electrical engineers in London, arrived in Madras from 
Bombay. He was shown over the works at the power station 
of the tramways company at Egmore, and was conducted over the 
geveral sections of the system in Madras, and left for Hyderabad 
(Deccan). Mr. Sellon is опа visit to India with a view to inspect- 
ing electric tramways in the more important cities and towns, and 
is equipped with tne latest methods and improvements in this con- 
nection. Mr. Sellon was later to proceed to Burma, and visit 
Mandalay. | 

The King of Italy has appointed Signor Marconi to be a Chevalier 
of the Order of Iadustrial Merit. 


Trinity College, BDublin.—The board of Trinity 
College are establishing a new electrical and mechanical engincer- 
iug laboratory, and Mr. Tatlow, B.E., bas been appointed lecturer 
in electrical engineering. His courses will commence early in 
November. 


Dinner.—The Faraday Club have arranged for a dinner 
to be held at Bt. Ermin's Hotel, on Friday, 7th prox., at 7.30. p.m. 
Mr. J. Swinburne wil] preside. A gmoking concert is to follow. 
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Institution of Electrical Engineers.— The first 
meeting of the 1902— 1903 Session of the Institution is to be held 
on Thursday, November 13th, at 8 p.m. After the premiums 
awarded for papers read last session have been awarded, Mr. James 
Swinburne, the president, will deliver his inaugural address. 


Efficiency of Direct Current Motors.—The following 
table, which is referred to in our leading columns to-day, is taken 
from Mr. Michael Longridge’s report on the insurance and inspection 
of electrical machinery, and well illastrates the high efficiencies now 
obtainable io the smaller sizes of these motors :— 


Appointment Vacant.—An assistant engineer and chief 
clerk at Swindon at £100 each. 


Seeing ру Wire.—A correspondent of the Hzpress states 
with apparent sincerity that “a new discovery of apparently remark- 
able value was submitted to-day to the French Academy of Sciences. 
It relates to the possibility of seeing the reflection of persons to 
whom one is talking through the telephone.” Sufficient for the day 
is the evil thereof. It is quite enough for us to have to hear their 
reflections, let alone seeinz them. 


Tests ом Foun-PonLE SEMI-ENCLOsERD MOTORS. 


| | ; 
1, Makers rating ww. „ BEP. | 2 15 12 10 | 10 8 6 | 6 | 6 
9 " 5 speed : . r. p. m. 480 770 625 835 880 990 990 | 950 925 
3 | Electromotive force volts 200 500 - | 500 500 | 500 500 500 500 
4 | Guaranteed input... — —... watts | 22,200 12,250 | 10,200 | 8,500 | 8,500 6,950 , 5,400 , 5,400 5,400 
5 | Losses at guaranteed input ascertained by test ,, 2,041 ` 1,006 998 | 878 1010 , 921 750 730 932 
| ' — ——— — — — — — | — 
6 Net power available from guaranteed input „ | 19.559 11,154 9.202 7,622 | 7,490 6,029 4,650 | 4,670 | 4,468 
ў | Efficiency at guarantecd input " T 0:88 091 | 090 0:90 0:88 0 87 0 86 0°87 О 83 
8 | Duration of trial каз ‚ bours 6 3 3 | 3 3 3 3 3 3 
9 Initial temperature deg. Fah. 50 62 62 67 64 65 67 66 65 
10 Final temperat ure— maguet coils i 120 109 . 118 110 111 100 92 | 98 | 102 
Jb a н armature i 107 111 | 118 111 113 102 111 %7 102 
12 " commutator... i — 118 118 127 126 115 | 97 115 126 
13 | Resistance (t armature, commutator, and | | 
' brushes hot n ve ohms 097 | 57 | 9 103 | 108 141 ` 137 142 144 
| ; — ИНЕ | тзт ̃ DNE EV Асам 
| ANALYSIS OF LOSSES:— | | | | 
14 | СК in field coils... e watts 732 215 215 195 200 150 150 150 150 
15 „ armature and broshes : lx x 1,197 332 357 284 298 208 151 156, 159 
16 , Friction and eddy currente, assumed to be " 
the same at full as at light load о 712 549 424 399 512 503 449 494 623 
Total, see line 5 „ 056 998 878 | 1,010 921 750 730 932 


2,641 | 1 


Electricity in Miues,—It is announced that the Home 
Secretary has appointed a committee to inquiry into the use of 
electricity in mines and the dangers attending it, and to report 
what measures should be adopted in the interests of safety, by the 
establishment of special rules or otherwise. The committee consists 
of Mr. H. H. S. Cunynghame, C.B., Legal Assistant Under-Secretary 
of State for the Home Department (chairman), Mr. Charles 
Fenwick, M.P., Mr. Archibald Hood, past-president of the Mining 
Association of Great Britain, Mr. James Swinburne, president of 
the Institution of Electrical Engineers, and Mr. W. N. Atkinson and 
Mr. H. Stokes, his Majesty’s Inspectorsof Mines. The secretary of 
the committee is Captain A. Desborough, one of his Majesty's 
Inspectors of Explosivee, War Office. 


Düsseldorf Exbibition.—Reuter- reporta that after 
defraying all expenses and erecting a permanent art gallery, the 
Diisseldorf Exhibition made a net profit of 1,600,000 marks, which 
will be devoted to public purposes in the Rhine Provinces and 
Westphalia. The Exhibition has been the most successful ever 
held in Germany. 


Municipal Trading,—' Гре Hon. Vicary Gibbs, M.P., a 
member of the Council of the Industrial Freedom League, is to read 
a paper on " Municipal Trading ” at the annual conference of the 
United Property Owners' and Ratepayers' Association of Great 
Hn to be held at the Westminster Palace Hotel on November 

t Ў - 


Obituary.—In Welsh circles great consternation was 
caused on Monday by the announcement of tbe death of Mr. 
Archibald Hood, chairman of the South Wales Electrical Power 
Distribution Co. He had only just been in сот sultation a day or 
two before with Mr. Graham Harris, the consulting engineer, with 
1 new developments, and was then seemingly in his usual 
ealth. N 


British Euterprise in America. — According to the 
New York correspondent of the Morning Post, a British syndicate 
proposes to turn to use for iudustrial manufacture the heavy fall in 
the Potomac River, vear Washington, a project which the Am: ricans, 
In their apxiety for European conquestr, have entirely overlooked. 
The syndicate, says the correspondent, has acquired all the land on 
both sides of tbe Potomac from Tide Water to Great Falle, which 
section of the river embraces sufficient natural power to supply the 
entire City of Washington with light, heat, and motive power 
without the consumption of a single pound of coal. Within the 
acquired territory ace three separate falle, the first being only five 
miles distant from Capitol Hill. At this fall the first plant will be 
erected. In the course of one mile there is a total fall of 60 ft., 
which is held to be sufficient to operate turbine wheels with the 
heaviest dynamos. The plan of development involves a capital of 
£1, 00,000, and the scheme is to be well under way before the end 
of the year. More than 1,000 men will be employed at the beginning, 
and it is the intention of the incorporators to use as far as possible 
only British labour. 


Announcement.—Mr. F. H. Headley, «f St. Austell, 
has had to take larger works in order to cope with the increased 
demand for his patent switches and the growth of bis contracting 
business. He has accordingly taken а lease of Мог вк Mills, Truro, 
where his head office and works will be in future. 


Баш 


THE CENTRAL STATION ENGINEER. 


Mr. W. E. Mirws, of Stamford Electricity Works. has been 
appointed engineer at the Grantham Electricity Works. Mr. 
Milns will still retain his position at Stamford, and Mr. F. B. 
Hits, of Chelmsford, bas been appointed his assistant at Stamford. 
Tue salary of Mr. H. C. CARTER, chief assistant at Heckmond- 
wike, has been increased by £20 per annum. 

The Barnstaple U.D.C. has appointed Mr. J W. HADFIELD, now 
acting as assistant electrical engineer to Mr. TRENTHAM at tbe 
works, to the office of electrical engineer and general manager at 
the electric lighting station at a salary of £180 per annum. 


NEW COMPANIES REGISTERED. 


Hudson & Bowring, Ltd. (75,213) — This company was 
registered on October 24th, with & capital of £2,000 in £1 shares, to acquire 
and carry on the business of manufacturers of and dealers in tramway life- 
guards and accessories and the like now carried on by A. Hudson & J, Bowring, 
trading as * Hudson & Bowring,” at 4, Russell Street, Manchester, and to take 
over in particular a patent, No. 2,448, of 1002, known as Hud-on's improved 
automatic life-guard.“ The first subscribers (each with one share) are: – A. 
Hudson, Ig, Balmoral Street, Belle Vue, Manchester, tramway life-guard 
manufacturer; J. Bowring, 30, Claud Street. Crumpsall, Manchester, tramway 
life-guard manufacturer; L. Н. Green, 8, Seymour Road, Crumpsall, Manchester, 
clerk; J. A. Keen, 6, Borth Avenue, Withingtor, Manchester. manager; C. H. 
Turner, 17, Church Road, Chorlton-cum-Hardy, cashier; W. Crossley, 115, 
Ellesmere Street, Moorside, Swinton, clerk; and F. Warburton, 12, Halliwell 
Lane, Cheetham, Manchester, clerk. No initial public issue. The nunber of 
directors is not to be less than three nor more than five; the first are A. Hudson, 
J. Bowring, C. H. Goode, W. J. Randall and R. Campbell; qualification, 25 
shares, Registered office, 1, St. James's Square, Manchester, 


Excelsior Fibre Co., Ltd (75,176).— Tbis company was 
registered on October 21st, with a capital of £10,000 in £5 shares, to carry on 
the business of manufacturers of paper, fibre, and fibrous substances for 
belting, packing, blocks, tubes, rods, roving and woft cans, pails, bandles, dust 
bins, water pails, pans and other articles, or tor electrical insulation or other 
purposes, and to manutacture and deal in such urticles as aforesaid, including 
ail wocd, iron, metal and other work required for the same. The first sub- 
scribeis teach with / 0 shares) are: - W. H. Baron. Dale Bank, Bacup, cashier; 
C. A. Greehslgh, Rose Hill, Bacup, dental surgeon; J. Hargreaves, Weir 
Terrace, Bacup, contractor; J. J. Smithies, Broomfield, Deeplish, Rochdale, 
iron merchant; J. W. Sutcliffe, Market Street, Bacup, joiner; A. W. Aked, Fir 
Trees, Bacup, chartered accountant; and R. E. Cross, 54, Deeplish Road 
Rochda‘e, architect. No initial public i-sue. The first directors are W. H, 
Baron, C. A. Greehalgh, J. Hargreaves, J. J. Smithies, and J. W. Sutcliffe ; 
qualification, 50 shares. Registered office, G.een End Works, Bacup. : 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


C. & A. Musker (1901), Ltd. (70,573), hydraulic and electrical 
engineers.— Issue on October 9th of £5,000 debentures, part of a series created 
July 5th, 1901, to secure £50,000, obarged on the company's undertaking and 
Property, present and future, including uncalled capital. Date of trust de- d: 

oly 8th, 1901. Trustees: The Law Guara: tee and Trust Society, Lid. Total’ 
amount previously issued ol samo series: 426,800, 
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T. C. Welding & Со., Ltd. (70,309), manufacturers of electric 


fittings, &c.--I««ne on October 9th of £100 debentures, part of a series created 
October 2nd, 1902, to secure £500, charged on the company's undertaking and 
property, present and future, including unpaid capital. No trustees, No 
previous issue of same series. 


Electric Lighting Boards, Ltd. (64,543).—Issue on September 
80th of £300 debentures, part of a series created June 5th, 1902, to secure 
£20,000, constituting а first ani floating charge on the company's unoder.aking 
and property, present and future, including uncalled capital. Trustee: Gen. 
8. J. Nicholson. Total amouat previously is-ued of same series: £19,000. 


Woking Electric Supply Co., Ltd.—Issue on September 24th 
of £500 debentures (10 of £50 each), part of a series created November 2nd, 
1899, to secure a total sum of £25,000, charged on the company's undertaking 
and property, present and future, including uncalled capital. The company 
may not create any mortgage or charge in priority to these debentures. No 
trustees. Total amount previously issued of same series: £18,150. 


Bastian Meter Co., Ltd. (originally named “ Penny-in-the- 
Slot’ Electric Supply Syndicate, Ltd.).—1«sue on Octob: г 3rd of £500 deben- 
tures (10 of £50 each), part of a series created by resolutions of April 22nd, May 
28rd, and June 10th, 1901, to secure a total sum of £6,000 Property charged: 
Land at Kentish Town and tbe messu&ge and buildings erected thereon, known 
as 24, Bartholomew Villas, and all other assets of the company, present and 
future, including uncalled capital. Date of trust deed: December 30th, 1901 
Trustees: H. A. Saunders, Chesterfield, and D. J. Cowles, Manor House, 
Felixstowe. Total amount previously issued of same series: £4,050. 


Electric Ozone Syndicate, Ltd.—Issue on September 20th of 
£600 debentures, and on October "tn of £200 debentures, part of a series created 
Octob r 16th, 1901, to secure a total sum of £6000, charged on the company's 
undertaking and property, present and future, includ:ng uncalled capital. No 
trust deed. Total amount previously issued of same series: 44, 600. 


St. Helens Cable Co., Ltd. (62,741).—Issue on October znd of 
410. 00 second debentures (20 of £500 each), part of a series—unlimited in 
amcunt, Date of resolution authorising present issue: September 29th, 1902. 
Property cbarged: The company's undertaking and property, present and 
future, including uncalled capital. Holders: W. W. Pilkington, St. Helena 
(£5,000); and J. Beecham, St. Helens(£5,000). No trust deed. Total amount 
previously issued of same series :— £ 121, C00. 


Messrs. Rowland Barnett & Co., Ltd. (40,774).— Electrical 
and mechanical engineers, electricians, &c. A debentwe dated October 14th, 
1902, to secure 14500 and 5 per cent. interest, charged on the company's under- 
taking and property, preseut and future, has been registered. Holdera: H. N. 
Middleton and G. Fenwick, bankers, of Newcastle-on-Tyne. 


Western Electric Railways Development Co., Ltd. (74,733). 
Issue on October 20th of £10,000 debentures (100 of £1,000 each), part of a 
series created on the same date to secure a total sum of & I, Coo. Property 
charged: The companys undertaking and property, present and future, in- 
cluding uncalled capital. No trust deed. ~ 


South Lancashire Electric Traction and Power Co., Ltd. 
(67,974).—A trust deed dated January 28th, 1901, securing £750,000 debenture 
stock created by resolution dated November 8Uth, 1900, has been register: d. 
The deed specifically charges the company’s shares in tte South Lancashire 
Tramways Co., and the Lancashire Light Railways Co , Ltd.; also (as a floating 
security) the other assets of the company, present aud future, including un- 
called capital, The company also covenants to assure to the trustees and 
charges any after-acquired lands or hereditaments. Trustees: Sir W. B. 
Forwood, Bromborough Hal), Ches.; and W. 8. Barrett, J.P., Abbottsgate, 
Huyton, Lancashire. 


T. Emlyn Jones, Ltd. (72,526).—Ironmongers, electricians 
and engineers.—Issue on October 17th of.£2.000 debentures, part of a series 
created same date to secure £4,000, charged on the company’s undertaking 
and property, present &.d future, including uncalled capital (if any). No 
trustees. 


United Kingdom Tramway, Light Railway and Electrical 
Syndicate, Ltd. (62,387.)—A mortgage, dated October 20th, 1902, stamped to 
cover £4,800, created to secure liabilities now or hereafter incurred by mori- 
үке оп bebalf of syndicate, includi: g £300 advanced, has been regi-tered. 

roperty charged: 48. 6d. per share uncalled on 6,630 shares, and all Parlia- 
mentary deposits, moneys, rights and general property except uncalled capital 
and except chattels within the meaning of the Bills of Bale Acts. Mortgagees: 
Major H. Tulloch and J. Parnell. 


Middleton Electric Traction Co., Ltd. (63,935.)—A_ trust 
deed, dated October 16th, 1902, to secure 50, 000 debenture stock, bas been 
registered. Property charged: the company's assets, present and fut ire. 
Trustees: the Electric and General Investment Co, Ltd, 1—2, Great Win- 
chester Street, E.C. 


CITY NOTES. 


Western Telegraph Co., Ltd. 


Тнь report of the directors for the half-year ended June 30th, 
1902, read as follows :— 


The revenue for this period amounted to £213,259 0s. 8d. and the working 
expenses to £82,468 Зв. 6d. After providing £12,677 48. Od. for debenture 
interest and sinking fuad, and £4,119 16s. 6d. for income-tax, there remains a 
balance of £113,998 16s. 8d.; to this is added the sum of £5,581 1s. 6d. brought 
forward from December Bist last, making a total of £119,524 18s. 2d. A 

uarterly interim dividend, amounting to £31,189 10s. 0d., has been paid, 

$0,000 transferred to the Gieveral Reserve Fund, and 42, 000 to the Main- 
tenance Hh:ps' Reserve Fund. 'Гпе directors now recommend the declara:ion 
ot а final dividen4 of 8s. per «hare, making, with the interim dividends, a total 
dividend of 6 per cent. for tbe year, and also the payment of a bonus of 2s. per 
share, both free of income-tax, which together will amount to £51,982 10s. 0d., 
leaving a bal«nce of £4,352 18s, 2d. to be carried forward. 


бв Joun Wotrs Baggy, K.C.B. (chairman), presided on Wednes- 
day morning at River Plate House over the fifty-eighth ordinary 
general meeting of the above company, and, in moving the adoption 
of the report, first referred to the retirement of Mr. W. S. Andrews 
from the chairmanship of the company. The board had accepted the 


retirement with great reluctance, but it was gratifying to think that 
Mr. Andrews would still retain bis seat on the board, and they 
would have the benefit of his experience and advice. There was 
nothing very startling in the report, but it was, on the whole, aatis- 
factory as showing that the business was going on in a proper 
manner, and perbaps it was better to have a report which con- 
tained nothing of a startling character. At the sume time they 
would have noticed that the whole cf the report was not altogether 
во satisfactory as it had been on former occasions. There wasa 
decrease in the message receipts of nearly £16,800. On the other 
side of the account the dividends on investments had been iucreased 
by £1,500, and tbere was a net decrease of receipts of 415.600. 
There was not a net decrease of returns because they happened to 
have had a considerable decrease in the expenditure. The reason 
of the decrease in the message receipts was that they were still 
working under some of the adverse conditions which prevailed when 
the shareholders last met. The tariff had been considerably re- 
duced, and, in comparison with the corresponding period of last 
year, was lower. That diminution of tariff accounted for something 
like a third of the decrease in message receipts. It was, how- 
ever, a satisfactory thing to know that althouga tbe decrease had 
taken place, there were evident signs of an increase 
in the bulk of the traffic transmitted which would, 
he thought, before long go far towards recouping the decrease in the 
tariff. General business in South Africa was still on а emaller scale 
than in 1900 and in the early part of 1901, aud the company, like 
all commercial enterpri-es, felt the effect of buoyant or nou-buoyant 
business as soon as anybody. Another reason for the diminution 
was that the Brazilian rate of exchange had been almost stationary, 
although that meant fewer messages to Europe, still it was really 
a satisfactory feature, for it showed there was a more permanent 
state of affairs in Brazil which would tend to a larger commercial 
prosperity. With regard to the expenditure in London, there had 
been a slight increase of £275, and in other places thcre had been 
8 X increases and six decreases. At the stations thtre were seven 
i. ems showing increases, the largest being the cost of the main- 
tenance of landlines and clectrical apparatus. They had 10 accounts 
showing decreases, the principal ore being travelling expenses of 
staff, &c. On tne whole, at the stations there was au iacrease of 
about £500. The repairs to cables and maintenance of ships 
amounted to £17,486, as against £42,000 in the December half, being 
a decrease of the very cousiderable sum of £24,600. Of this de- 
crease £9,000 was because they had had fewer chartered steamers, 
and about £13,000 was owing to less cable being expended in 
repairs. He felt bound, however, tosay that he felt that the debit for 
cables was abnormally low for the Lalf-year, and must uct be con- 
sidered as their regular liability. In the other expenses there was 
an increase of about £1,600 fur tbe use of patents and maintenance 
of electrical instrumente, &c. Tre board wished to use for the 
benefit of the public any patent or improvement which would give 
greater certainty and greater speed aud produce better resulta, for 
they felt tnat whatever was good fur the customers was good for 
the shareholders. They had also spent £2,400 on the instal- 


ment of electric light at their three principal stations. The 


expenses of the removal of the head office—£1,250—was an item 
not likely to occur again. The net result of the whole of these 
matters was that there was a decrease in the working expenses of 
£18,500, and after providing for debenture interest and sinking 
fund and incomc-tax, there remained a balance of £113,993, to 
which had to be added £5,531 from last December, making a total 
of £119,524. The quarterly interim dividend bad been paid, and 
£30,000 transferred to general reserve, aud £2,000 to the mainte- 
nance of ships reserve fund They recommended the declaration 
of a final dividend of 38 per share, making, with the interim divi- 
dends, a total dividend of 6 per cent. for the year, and also the 

yment of a bonus of 2e. per sbare, which would leave a balance 
of £4,352 to be carried forward. With regard to wireless tele- 
graphy, they had installed this at Porthcurno. The object was to 
allow the company to experiment for itself as to the possibilities 
of wireless telegraphy, and also to enable them to intercept their 
ships on their homeward journey if they were wanted to return to 
make repairs in tbe Bay of Biscay and other places, and 80 save 
time and coal. They believed that, under certain conditions of the 
atmosphere, it would be possible to communicate with ships 80 or 
100 miles away. The system adopted was that of Maskelyne’s, 
which followed the general line of Marconi's, but was claimed to be 
an improvement in several respects. "Their ships had not yet been 
fitted, but incidentally they had received various messages at 
Porthcurno, evidently not intended for them. The record was 
somewhat interesting, and occasionally somewhat amusing. So far 
as the commercial value of wireless telegraphy was concerned, the 
experience gained clearly indicated, so far as they could judge, that 
it was not likely to be a rival to cable euterprises. 

Bir J. DENISON PENDER seconded the motion, and the report was 
adopted. 


Norwich Electric Tramways Co. 


Tux sixth annual meeting was held in London on October 21st. The 
report presented (for a copy of which we are indebted to an 


Ipswich newspaper), stated that the gross earnings of the company 


during the 11 mouths ended July, 1902, amounted to £29,897, and 
the working expenses to £21,371, leaving a gross profit of £95,525. 
To that amount should be added £704, brought forward from last 
year, and £48 interest on loans, which made a total of £9,278. 
Deducting from that the sum of £2,640, being 4 per cent. interest on 
the company's outetanding mortgage debentures to June 30th, 1902, 
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СШ tbore remains a profit of £6,638. The directors recommended the settlement of their claim. In conclusion, the chairwan referred to 

SAM payment of a dividend of 2 per cent. on the company's shares, the unfortunate state of the sugar industry which had caused great 
E IM wbich would absorb £4,840, leavin g 974 to be placed to the reserve depression in the Island of Cuba, but said there seemed some signs 
EI account, and £824 to be carried forward to next year. The unsatis- of improvement, and if the United States would relieve the situa- 

te factory earnings of the tramways for the part year were to be tion as was expected by a reduction of the import duty on cane 

Pe ac ounted for by the urfsvourable weather during the entire spring sugar, there might before long be a general revival of business, and 

"Um ta and early summer, and by the condition of the City of Norwich, he hoped that would bring increased traffic to their line. 

Mg a which was suffering from financial depretsion, caused partly by the Mr. Оковов Kerra seconded the motion, which was adopted. 
15 761 war and partly by bad business. Although the gross receipts were 

UE lower by £2,516 than those for the same period last year, the 

VT teed working expenses were higher by £966. It was satisfactory to find Е 

UE that the average ccst per car-mile, which last year amounted to The British Ihomson-Houston Co., Ltd. 

Po 591d., bad been reduced pur and that compared favourably THE directors’ report submitted to, nad passed by, the meeting 
Hc teg with the other tramways in England. The average receipts pir held on Thursday, O.tober 23rd. reads :— 

PT Fen f. car-mile were 7°71d., and the number of car miles run was 930 678, быз ыйы , : | 
ect jed bei : Directors :—W. A. McArthur, Esq., M.P. (chairman) ; Gen. Eugene Griffin 
IE the number of passengers carried being 6,353,391.— The report waa (vice-chairman); С. Burrell, Esq. ; E. A. Carolan, Esq.; C. A. Coffin, Esq. ; 

DEN adopted. G. Franklin, Esq.; 8. Kooherthaler, Esq.; H. C. Levis, Esq. (managing дігео- 

арус, tor); J. Е. Natheim, Esq.: E. W. Rice, Jr., Esq. ; О. Н. Smith, Esq.; E. Thur- 
co E nauer, Esq.; and Fir Thos. R. Thompson, Bart. : 

к кше. : Works at Ruyby.—' The works, as originally planned, were completed during 

EM Monte Video Telephone Co. the year. An additional building for stores, and manufacturing purposes is 

iei t шоя: approaching completion, and x 9 gieatly to me capacity Er ihe 

Ё works, though it is probable that a further increa-e wi e required ia the 

0 Emig Tne report for the year ended July 31st last, presented at the near future: The сорау is now employing at Rugby a considerable number 

v а. meeting held on the 30th inst., shows a net profit of £11,142, after or Banon, ana a large AUS ot Уон ів іп B 
"Treni, idi i 1 1 reat Northern and City Railway — The contract for all of e electrica 
| ie; ‚ы providing for all i п Monte M 5 and London. apparatus in connection with his und-rtaki. g was some time since awarded to 
life To this amount shoul be ed the sum of £1,064 brought forward the company. The wok has progresse rapidly, and the installation is 
аз K from last year, leaving an available balance of £12,406. From approaching completion. , т - E д 15 
ND 1 irec '5 000 amilton, Motherwell and Wi haw Tramways.—The work in connection wi 
umb this sum. the d tora propose to transfer £5, to бегу е fund, this enterprise із well under way, and your directors b«lieve it will prove а 
DEM = and they recommend that, after payment of the full dividend at profitable undertaking for the company. 
aun the rate of 5 per cent. per annum upon the preference shares, a Chatham ond District Light Ruilicay —The work under this contract has been 
ET dividend at the rate of 24 per cent. per annum be paid upon the оо sane ling wes Open for tramo on June: th lass, And no (Ar has given 
perge ordinary shares and that the balance of £1,064 be carried forward. Other enterprises, -- Your direc.ors believe the company bas good value in the 
mcr other enterprises in which it has investments, and are su. isfled with their con- 
TOU ditions and prospecta. . 

о The profits, after deducting general а: а technical expenses, discounts and 
tue | interest, amount to £60,587 188. 10d., of which fum zm 10r da. has been 
KET geret | applied аз shown in the protit and loss account. е profit and loss account 
: i Cuba Submarine Telegraph Co., Ltd. has been necessarily affected by the expenditure on the Rugby works of con- 
. siderable DUE: on which it has nos yer been Ir e п о 1 
wir MR. CHABLES W. PaBISH, who presided at the meeting of this com- availab‘e balance after adding thereto the sum of £1,157 78. 7d. brought orwar 
Jti paoy on October 22nd, said that the traffic receipts for the віх bot e a SNL TOP pees Adee ишш UIS TID TEONUER неволи па ber disi 
овая? 9 141 А А : 
Wan months were £12,784, as compared with £9,981 in the corresponding £9,659 15 7 to dividend + cerued June 30tb, 1902, on £400,060 4 per cent. 
ee period of 1901, or an increase of £2,803 ; but the comparative state- cumulative preference shares in respect of which 
Ad x ment of traffic showed that £1,662 of that increase was earned in io An «dd us E 0 Hes been eal dane paid үш to time. | 
tek 4 i i ini i ividend st ihe rate o per cent. per annum for 15. 
19 5 the month of May, when the terrible disasters befell Martinique шолып dco QUU ordinary кг. 
iva and 8t. Vincent, whích caused such a loss of life and property. As 3,0.9 8 0 to reserve, being 5 ре, cent. of £60,587 188. 10d. 
je da 2 was to be expected Press messages were then exceedingly large. 8,7-9 12 6 to profit and loss new account. 
e az The item of £1,892 interest and dividends on investments and 230.109 16 1 
226 deposits was rather less than last year, bat taking the traffic 0 
Let da re eipts and that item together, they had earned £14,682, against Mus directors сое па: е асва un na 1 e paid 
ides 2 i i 2 873 on October 24th next. he hali-yearly dividend calculated to August 
eds £12,007 1а 1901, or an increase of £2,675, which he thought Эб the bth last, at the iate of 4 per cent. per aunum on the cumulative preference 
RATS whole ra'isfactory. Toe expendi:ure had been £5,788 this half "bares ив call: d and paid from time to time will also be paid on October 24th, 
youd ge year a8 compared with £5,519 in the same period of 1901. Taking and in futu e half-year y on February in end August ав each year. 5 con- 
«anta 12 i : sequence of changes in the proprietary of tLe com pany there have been c anges 
n 5 difference шо account, they had earned £8,894 net profit in the in the composition of the board. Six of your directors, viz.: —Messrs. E. A. 
SUAM rst half of 1902, as compared with 46, 488 in the corresponding Lazarus, W. J. Clark, J. Hamsgohn, I. Loewe, Dr. J. T. Merz, and A. R. 
be Ші period. From the profits they bad been able to place £2,752 to Monks, have үп thait m on the ugari. and tonr of e vacancies, thos 
1. en created have been filled by Messrs. E A. Carolan, S. Kocherthaler, Н. C. Levis 
= es seals: and the preference dividend at the rate of 10 per cent and О. H. Smith. Messrs. G. Franklin, J. F. Nauheim, E. Thurnauer, and Sir 
ài reared £3,000, and they recommended a dividend on tke Thomas R. Thompeon, Bart., are the directors who retire by rotation, and are 
ol te ordinary shares at the rate of 4 per cent, per annum. They eligible for re-election. The auditors, Messrs. Price, Waterhouse & Co., retire 
tie would then carry forward £4,532, as compared with £4,590. and are eligible for re-election. 
D gan In examining their expenditure they would” be struck with 
ИО the singularly little difference between the two half jy ears. : 
112 у 2 writtea off rather more under the head of deprecia- Brockie-Pell Arc Lamp, Ltd. 
uid ш 010 i it: Р s 
p i stores and cable stock which was naturally а varyitg Tyg second annual report of the directors, to be presented at the 
пал em. When he last addressed them he stated that the item of the А . 
vn cost of А : meeting to be held at 60, Worship Street, E.C., on Wednesday, 
сай stot repairing the Cape Cruz —Santiago cable was from £6,000 to November 5th, at 12.30 p.m., reads as follows:— 
riz й 19 55 but the actual cost was £5,752, which had been paid out of e E n | | e е 
m e - irectors have pleasure in submitting herewith the profit and loss account 
1 49 1 ik fund. He was glad they had been able to replace and balance sheet forthe year ending June 30th, 1902. This shows that niter 
АЕ» „ot the amount from the profits of the half-year. Those who Writing off #649 0з. 4d. deprecistion on plant, machinery and tools, &c. (against 
"TT weie old shareholders knew that they attached the greatest im- £435 1 5 i there гопар anet profit on the 
К ) rtanc В . YR _ ear's trading of £2,: 8. ris ed то the amount brought forward from 
um iE: iin Keeping up their reserve fund as much as possible, con last year makes a total of £4693 28. 7d. for disposal. Out of this sum the 
TOR teriDg that each year their cables were growing older and the directors propose to write off the remainder of tne reconstruotion expenses, 
p RR terms of taeir conces · io: в were running out. The reserve fund V» the 5 of ер of 3 per cent., amounting 
^n now stood ; А А о £2, „d, thus leaving а bal:nce of £1,961 28. to be carried forward. 
a : £3090 h at £129,000 as against £132,000 of June 30th, 1901. The The company's business has shown a considerable increase during the year, the 
EL aving gone towards the cost of the Cape Cruz —Santiago sales of lamps aud accessories being 40 per cent. in excess of those for the 
Is. ioe ade would iso notice that £8,174 which they claimed ленет Оп 175 other Deas зде to АА competition on the part 
Mr. rom the ; ; of rival manufacturers, the prices obtained have not been so favourable, and th 
ү able a United States Goverament for damage done to their profits have therefore been smaller in proportion. In o der to mcet this бош: 
дй les duriug the war was still unsettled. The Foreign Office had etition the directors have now introduced а chesper form of their stanaard 
4 K „ with the British Ambassador on the matter, Чек. "cn is 1 them to secure e which they have 
-kea n e | : j. mitherto been unable to btain on account of price. The contract for the lig lit. 
. their clai ris continued to hope that Cong.ess would Jecogni:e ing of the Glasgow Exhibition has been satisfactorily comi leted, and a large 
pr m in a friendly ma ner. He must say, however, that the number of lamps emplo, ed therein have been sold. he directors have also 
wr 1 were very much annoytd that they had been unable to get D rakon the IRE of the present Exhibition at Wolverhampton. and +50) 
8 money. G ; А о e company's lamps аге new in use for that purjose. Amon th 
p tlie Island. f e: 10 20th the American Government handed over important orde»s which have been executed during the vere may be mentioned 
0. i admini of Cuba to the New Government, and since then the those for lamps for street and tiamway lighting in Westminster, Ediuburgb 
E o ninistration of tbe island had been in the hands of the local Btirling, оет оао atid Poue mout: Since the ecnolnsion of the 
ernment. > А War se veral important orders have been received from South Afri a, and th 
iustracted to ris legal representatives at Havana had been is every reason to expect a steady development of this branch of he SOLER 
1 10 apply for the subsidy due for the coast cables since business. The remaining 1s. per share bas been called, and duly paid up, in 
А пату, 1899, and they trusted that the amount would be paid. accordance with the notification contained in last year's report, and has enabled 
* regarded their lawsuit with tbe West India and Panama Co. the дігесіогн to pay off the mortgage debenture of 42.000. In accordance with 
they would see that th es the Articles of Association, the Hon. R Brougham retires, and being eligible 
their t the House of Lords dismissed the appeal of offers himself for re-election. The auditor-, Messrs. Mellois, Busden & Co 
Justi Opponents with costs and confirmed the jadgment of Mr. also retire, and being eligible, offer themselves for re-election, ч 
à ed Farwell. It had beco a long and tiresome case, and he | 
Mice Mr Bott of complimenting and thanking their — 
Ie, J Mr. Scott, for the intelligent manner in which he col- 
fi ое mass of evidence which had arisen from time to time | Cape Electric Tramv ays, Ltd, 
g e foundation of their company 30 years ago. He felt that T 
; . HE report for the year ended June 30th last 
y lr. Scott had very largel i i f , to be presented at 
| у largely assisted their legal advisers to form ап the meeting on the 12th TOX., states that the protit and loss 


a ation of the wording of the original contrac's which led to 
Pan iur Tbey were now adjusting with the West India and 
lids ot ^s the accounts for the past four and a half years on the 
years aces Judgment given in their favour, and the next half 

account would include the amount they would receive in 


account on the 12 months’ working, after provision fur debenture 
interest and redemption of debentures, shows a net balance tocredit 
of £81,948, which, added to the balance of £15,341 brought for- 
ward, makes a gross total protit of £96,840. From this sum the 
directors have paid to the shareholders 16 per cent. npon their 
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capital, represented by three interim dividends. The directors have 
also placed to the credit of the reserve fund £8,000. These several 
eums aggregate a gross total of £80,800, and leave £16,040 to be 
carried forward. From this sum, however, provision has to be made 
for the remuneration of directors and auditors. A sum of £40,0C0 
2% per cent. Consols has been purchased at a cost of £37,841 from 
the special reserve fund cf £56,000. The report for the year ended 
June, 1901, showed a very gratifying increase in the business over 
previous years, and this increase of traftic has still farther 
developed, both in Cape Town and Port Elizabeth, during the past 
year. After many unavoidable, though vexatious delays, owing to 


the abnormal condition of business in Cape Town, the enlargement 


of the power station, the erection of additional engine and boilers, 
the enlargement of the car-shed necessary for the additional cars 
(now added to the rolling stock in Cape Town; bave all approached 
final completion, and already some of the new cars are in active 
operation. The extension from Port Elizabeth to Humewood, 
referred to in the last report submitted, has now been com- 
pleted, and will be opened for traffic during the month. 
The Bill for the electrification of the Sea Point Railway, after 
having been drafted for submission to Parliament, was afterwards 
withdrawn owing to the opposition of the municipality of Cape 
Town, which endeavoured to embody certain clauses which, with 
every desire to meet that body, it was impossible for the board to 
accept. The appeal which was lodged before the Privy Council by 
the Eastern Telegraph Co. against the decision given in the com- 
pany’s favour by the Supreme Court in Cape Town, in the question 
of the suit brought against the company by the Telegraph Company 
claiming damages for £50,000 alleged to have been caused to their 
cable service by the working of the tramways, was heard on April 
18th last. and unanimourly given in the company’s favour. This 
decision has finally put an end to prolonged litigation, and may be 
regarded as of the greatest importance as being likely to form a 
precedent for the settlement of future litigation of an analogous 
character. The extension to the Cape Town docks has not yet been 
put in hand owing to further disagreements wbich have arisen 
between the Cape Town Municipality and the Harbour Boaid, 
without whose joint co-operation, togetber with that of the Cape 
Government Railway, the line cannot be constructed. On January 
95th last the directors authorised an issue of & further 40,000 ordi- 
nary shares of the company at 378. 6d. per share, being at à premium 
of 178. 6d. per share. This issue, as in the case cf the previous one, 
was made to the shareholders pro ruta to their holding. 


— — — — ͤ— — 


Prospectus.—The list closed yesterday in an issue of 
19,500 45 preference shares (6 per cent.) ia the Burmah Electric 
Tramways and Lighting Co, Ltd., for which Meesrs. Kincaid, 
Waller, Manville & Dawson are the engineers. The company is to 
carry into effect a Mandalay electric tramways concession for 7 miles 
of double line, and perhaps later on electric lighting powers as well. 
The only public conveyances at present available are gharries or 
cabs which are said to earn from £40, O0 to £50,000 per anrum. 
The electric lines have to be completed by December, 1904. The 
concession is held by the Burmah Electric Works Syndicate, whose 
shares are owned by the Burmah ‘Tramways Construction Co., the 
promo‘ers of the present company. ‘The new company will pay tbe 
Construction Co. £100,000 in cash and 20,000 fully paid ordinary 
ebares of £5 each, and will take over the tiamways in full working 
order. Messrs. Dick, Kerr & Co. are to carry out the work. The 
preference shares are now offered on behalf of the Construction Co. 
The company's offices are at Worcester House, Walbrook, E.C. 


Bath Electric Tramways Co.—Sir Vincent Caillard 
presiding at the statutory meeting held at 78, St. Helen's Place, 
E.C., оп 21st inst., faid that they bad been slightly delayed in 
making a start with the work of constrtction, but everything was 
now practically ready to commence. It was really in the public 
interest that they had delayed starting the permanent way, but the 
steel rails were being rı lled, and should be delivered within a few 
days. To complete the works additional capital would be required, 
and it was possible, as the public did not to any great extent respond 
to the invitation to apply for shares, that more debentures might be 
issued than was at first contemplated. 


Stock Exchange Notices.—Applications have been made 
to the Committee to appoint a special settling day in, and to grant 
8 quotation to— British Insulated Wire Co., Ltd., further issue of 
£250,000 44 per cent. first mortgage debenture etock. British 
''homson-Houston Co., Ltd., £200,000 44 per cent. first mortgage 
debenture stock. Bromley (Kent) Electric Light and Power Co., 
Ltd., £50,000 44 per cent. first debenture stock. The Committee 
has ordered the undermentioned security to be quoted in the Officíal 
List: - Colombo Electric Tramways and Lighting Co., Ltd., £120,000 
5 per cent. first mortgage debenture s*ock. 


Newcastle Electric Supply Co.—A few weeks ago this 
company issued 20,000 new ordinary £5 shares and 20,000 new pre- 
ference £5 shares, making a total increase in capital of £200,000. The 
whole of this amount was not fully taken up by the shareholders, 
and they have the option of making a further application for the 
remainder until to-day. 


Callender's Cable and Construction Co.—The direc- 


tors have resolved to pay on November 1st an interim dividend of . 


58. per share to the holders of ordinary shares Nos. 1 to 30,000 and 
Nos. 40,001 to 45,000. 


Castner-Kellner Alkali Co.—The directors have de- 
clared an interim dividend at the rate of 6 per cent. per annum for 
the six months ended September 30th last. 


ет 


STOCKS AND SHARES. 


Wednesday Evening. 
Talk of dearer money is the latest bugbear started in the Stock 
Exchange, and although it is somewhat difficult to see what definite 
grounds there can be for the apprehension, it has entered into the 
current factors which make the markets. Towards the end of the 
year it is, of course, quite usual for rates to harden slightly in 
Lombard Street, if only by reason of the wiudow-dressing beloved 
by banks and other financial institutions at the turn of every eix 
months. But the present 4 per cent. Bank Rate is admittedly 
ineffective, and while there is little chance of a reduction on this 
side of the New Year, there is on the other hand, no present 
prospect of a further rise taking place. | 

Conaols keep doll under these circumstances, and the faint spurt 
which occurred at the end of last week was rapidly neutralised by 
heavy eales of stock. Still, the markets with which we have to 
deal are in a healthy condition, and again the rises out-number the 
declines. Paramount amongst the changes stands out a dramatic 
jump in Commercial Cable stock, and the excitement in regard to 
London's subterranean communication is giving rise to a series 
of sharp fluctuations in the stocks of existing Tubes.“ The elec- 
trical supply list is steady, without important variation, and in 
miscellaneous issues there is a recision to record in both classes of 
British Electric Traction shares. 

With the prospect of the London County Council becoming a 
competitor in the ranks of electric railways, there bas come a shake 
out in both District and Metropolitan stocks, from the idea that if 
the L.C.C. obtains power for running & system beneath the 
Embankment, the business of the two other companies will be 
severely trenched upon. Districts at 371 and Metropolitan at 82} 
show falls of 13 and } respectively. Central London is unaffected 
by the latest proposals, and the company’s securities are hard at their 
enhanced values. City and South London rose a point upon the 
traffic of the Royal Progress week. The final call of £2 per share 
is being made upon the Preference and the Ordinary shares of the 
Baker Street and Waterloo Railway. This will make them £10 
paid, and possibly some sort of market may be started in the shares. 
At present there is none. It is stated that Bills are being prepared 
for Parliament for the construction of mono- rail lines from London 
to Brighton and Dover, and already particulars of the Brighton 
Electric Railway (Preliminary) Syndicate are being widely circu- 
lated. 

Prospectuses are beginning to make their appearance more 
rapidly, and amongst the latest appellants for capital is the Barmah 
Electric Tramways and Lighting Co, Ltd. Some 19,000 6 per cent. 
Preference shares of £5 each are offered, the Construction Co. 
guaranteeing the dividend on the shares now offered until December 
6tb, 1904. A study of the prospectus makes it clear that the cor- 
cern is more or less of an experimental nature, and while it appears 
respectable enough, the shares hardly hold out any great attraction 
to the average investor. 

Eighteen points rise in Commercial Cable sounds more sen- 
sationa] tban it really is, for the price has been marked up with 
scarcely any stock changing hands. There is much more business 
doing in Anglo-American Telegraph issues, all of which show sub- 
stantial improvements on the week, the Preferred stock being 
particularly in request, although the Deferred is also being largely 
bought by the speculatively-inclined. It is thought that the com- 
pany will be able to make up the Preferred dividend in full next 
quarter. Great Northern and Telegraph shares have weakened a 
trifle, while West African Telegraphs display a 10s. fall, on account 
of the exceeding slackness prevailing in the Jungle market. 

The demand for City of London Electric Lighting issues has 
manifested itself in the Preference shares this week, and a rise of 
j is the result. South Londons are also harder, but these improve- 
ments find counteraction in declines of 3 in St. James's and 1 in 
Kdmundson's. Beyond a local demand in the North for New- 
castle-on-Tyne Electric Lighting shares, there is not much doirg 


amongst provincial descriptions. The Newcastle Co. is making а 
fresh issue of shares. f 
British Electric Traction shares, as mentioned in the intro- 


. ductory paragraph, are rather easier on a few selling orders, but the 


excellent report of the Calcutta Tramways sent in buyers of thoee 
thares, and the Ordinary are 7i, the Preference being 44. The 
Debenture stock changed hands а day or two ago at 107. Perth 
Electric Tramways (W.A.) 5 per cent Debenture has been sold at 
1023 this week. Anglo-Argentine Trams are 44, and the Debenture 
stock 1273. 

Brockie-Pell Arc Lamp shareholders are to receive a 3 per cent. 
dividend, which is at all events vetter than nothing; the price of 
the shares is nominally about 5s. 6d., but there is hardly any 
market in them. Castner-Kellner at Z show no change, and Elec 
trolytic Alkali are 1 lower than Castners. General Electric Deben- 
ture has dropped a point. The telephone market is uninteresting, 
and shows no fluctuation on the week. 
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SHARE LIST OF ELECTRICAL COMPANIES. 


TELEGRAPH AND TELEPHONE COMPANIES. 


Present | NAME. 
Issue | 
67.100 | African Direct Telegraph, 4% Debs. . 
25,000 | Amazon Telegraph Co.'s shares, Nos. 1 to 25,000 - 
119,7001 Do. do. „ Devs., Nos. 1 to 1,250 Red. 
788,810 | Anglo-American Telegraph : а zx 
3,105,580 до. do. 0 X, Pref. 
3,105,590 Do. do. do. Deferred 
44,000 Chili Telephone, Nos. 1 to 44, 000 
13,333, ,9008 | Commercial Cable 
1,811,209 Do. do. Sterling 500 year 4 * Deb. Stock Red. 
16,000 | Cuba Telegraph .. ex : 
6,000 Do. 10% Pref, 
12,931 | Direct Spanish Telegraph 
6,000 Do. do. 10 q Cum. Pref. 
60,7101 | Direct United States Cable 
96,800 | Direct West India Cable, 44% Reg. Deb., within Nos. 1 to 1 ,200, Red. 
4,000,000 | Eastern Telegraph, Ord. Stock . А «s 
1,965,565 Do. 33 Pref. Stock : 
1,534,645 Do. ^ Mort. Deb. Stock Red. 


Ф 


888 2 
888 


200.000 Do. do. % Reg. Mort. пез (Mauritius 8 Bub. )1to8, 000 
190, Globe Telegraph ina Trust - л 
180,042 do. 6% Pref, ih vs A и 
150,000 Great Northern Telegraph, of Copenhagen : 
70.000 Halifax and Bermudas Cable, 43 %% Ist Mort. Debs., , within Nos. [ 
: 1 to 1,200, Red. j 
17,000 | Indo-European Telegraph 
100,000} | London Platino-Brazilian Telegraph, 6% Debs. 
72,680 | Montevideo Telephone, Ltd., Ord. Nos. 1 to 72,680 
. 86,492 Do. do. 5 % Pref., Nos. 1 to bs 192 
1,983,333 National Telephone, Pref. Stock es 
1,966,667 Do. do. Def. Stock 55 хе А а MS i 
15,000 Do. do. 6 % Cum. Ist Pref. .. P js "T ia 
15,000 Do. do. X, Cum. 2nd Pref. s ES 
250,000 Do. do. 5 * % ; Non-cum. 8rd. Pref., 1 to 250, 000 
2,000,0000 Do. do. 4275 Deb. Stock Red. А 
600,000 Do. do. Deb. Stock Red. 
171,504. | Oriental Telephone anb Elec. Nos. 1 to 171,504, fully paid 
100,000! | Pacific and European Tel., 4 % Guar. Debs. OEN to 1,000 
11,85:9 Reuter's 
8,308 | Submarine Cables Trust 
58,000 | United River Plate Telephone 
40,000 Do. do. 5 95 Cüm. Pret., Nos. 1 to 40,000 
179,9471 Do. do. b % 4 Debs. .. 
15, West African Telegraph, diate 


888 
8888 


- 


Eastern Extension, Aut E and China Telegraph 
Do. 4% Deb. Stock 


Eastern & South Асап Tele., 4%, Mt. Db., Nos. 1 to 3, 000, red. 1909 


West Coast of America, Nos. 1 to 30,000 and 53, 001 to 53, 008 . 
Do. do. X, Debs., 1t01,500 guar. by Braz. Sub. Tel. 
меса iiie Ltd., Nos. 1 to 207,930 "m s 


75,0000 , Debs. 2nd series, 1906 
400,000 do. 1 e Deb. Stock Red. .. 
88,321 | West India and Panama Telegraph . 
84,563 Do. do. do. 6 э, Сат. 1st Pref. 
4,669 Do. do. do. 6 У Сат. 2nd Pref. { 
80,000 Ро. do. do. 5 a Debs., Nos. 1 to 1,800 


20,000 
800,0001 
100,000 
100,000 
600,0001 
100,000 
100,000 

50,000 

50,000 


105,731 | 
150,000 
125,000! 
125.0001 
85,000 | 
40,000 
90,0001 
1,860,014 
494,093 
494,993 
1,930,000 | 
85,000 
100,0001 
99.261 
17,139 
844,023 
100,000} | 
112,100 
31,990 
182,500} | 
25.000 
200.000 
85,000 
85,000 
48,050 
50,000 
800,000} | 
47,500 |! 
10,000 | 
7,500 


97,350 
150,0001 
540,0007 


| 


еч 
— 


VBrowett, Lindl ух Co 
50,000 7 


Central L« 


] Do, 5 lst 


| Henley's (W. 


| India-Rubber, 


Parke T (Thomas), 
i&$Rosling & F ynn 6 % Cum. 


Waterloo & City Railway, 


British Aluminium 7 % Cum. Pref. .. ; 
Do. do. 5% lst Mort. Deb. Stock Red. 
British Electric Traction 
Do. do. 6 % Cum. Pref. ‚а 
Do. do. 5 95 Perpetual Debenture Stock 
British Insulated Wire Ord. 
Do. do. 6 % Cum. Pref. 
Do. do, 13 Ist Mort. Deb. Red 
1899), Ord. 
Do, do 6 Cum. Pref. .,. 
Brush Electrical Engineering, Ord., 1 to 105,731 
Do. ao. Non-cum. 6 Pref. 
Do, do, {Д Perp. Deb. Stock 
Do. do. p 2nd Deb. Stock 
Callender's Cable Constructi 
Do. do. ao, D Cum. Pref. 
Do. do, do. 14 Ist Mort. 
mdon Railwa 
Do. do. | % Pref. Stocl 
Do. do. Def. | 
City and South London Railway 
Crompton & Co., Nos. 1 to 85,000 
Mort. Reg. Debs., 1 to 
t 901 te 11.000 f £50 red. | 
Edison & Swan United Elec. Light, A shares, £3 paid, 1 to 99,261 
Do, do. „K shares, 01—017,139 
Do. do. 1 ] ted. 
Do. 20: ; % 2nd Deb. Stock Prov. Ce 
Electric Construction, 1 t 
Do. do. 7% Cu e | 
Do. do. { y Pe rp. Ist M. rt. 87 b. Stock 
General Electric Co. (1900), 5 Cum. Pre 
Do. do. * Mort. Deb. 
T.) Telegraph Works, Ord. .. 
Do. do. 14 95 Pref. x 
Do. do. 14 Mort. Deb. Stock 
Gutta-Percha & Telegraph Works 
Do. ao. do. 
Liverpool Overhead Railway, Ord. ; f 
Do. do. Pref. £10 paid 
Ltd., Nos. 1 to 7.500 


yA Perp. 
es 


O00 о 4100. and 


rts. all pd. 


{ "m Ist Mort. Deb. 


Ord., 
Pref à 
Telegraph Construction and M: Lintenance 

Do. do. Deb. Bds 
om. Stock 


, Nos. 1 to 1,500 Red. 1909 


t Quotations ‹ on n Liverpool Btock Exchange. 


8 From Bradford Share List. 


- - — — ITE 


Stock 

or Dividends for the last 
Share. | three years. 

* 

* 

. 1899. ' 1900. | 1901. 
100 DEN 32 
10 A л : 
"AENEIS 
Stock 73/6 330, 61s 
Stock 6 '5 6% 6 
Stock | 21 78. 58. 9 28 

5 4% 5 “hy 5 Y, 
$100 8 % 8 % EU 
E pt ul i 

44% % 
10 OM Е 
Р 4% 4% 4% 
100 33% | 3% | 3% 
Stock 7 96 1% 1% 
100 = ia yx 
Stock T T 

10 7% 17% | 7% 
Stock ne ә 
100 54% ah М 

25 ИЯ bs de 

10 54 54 54% 

10 121˙, 15 % 18 % 
100 iss ы; А 

25 10 110% 10 
100 9 T e 

1 241, М 925 

1 5 9%, i б 
100 5 5 %5 5 % 
100 бы: 60 64 xd 

10 6 X, 6 Z 6 9 

10 6% 6% 6% 

5 Б on e as 5 "5 
Stock % 34% 35% 
100 y 1 | 4% 

1 5 % 6% 6 
100 5s е .. 

8 5 95 5 5% 
Cert. Je "y А 

5 Tu T 7 9 

5 EN nM SA 
Stock x : 

10 А ; 6 

24 А - ; 

100 г Us КЕ 
10 7 X 71% 1% 
100 8 da Ga 
100 Ex T 

10 % | 4% 

10 й 2 

10 У 
100 : 


D 6 
i 6 


100 
10 8 
10 5 
10 
£1 


10 10 94 


12 |15% 


100 


100 3 


Closing 
Quotations 
Oct. 22nd. 
gx 102 
31— 44 
70 — 80 
48 — fil xd 
91 — 93 
TÀ— | 
91 

160° —170 xd 
94 — 96 
13 — 14 

24— 32 
7— 8 
104— 11 xd 

100 —108 
124 —129 xd 
89 — 92 
106 —109 
12 — 124 xd 
107 —110 
99 —102 
101 —104 % 
94— 10 
131— 14 
27 -— 28 
100 —103 
34 — 42 
101 —105 

1 1 

—. 1 
93 — 95 
56 — 58 
194— 134 
llà— 124 
4&— Dk 
96 — 99 

102 —106 

1— 1 
99 —102 
64— 7 xd 

110 —120 
17— 51 
44— 5 

102 —105 
34— 44 
0— i 

98 —101 

114— 123 

102 —105 

99 —102 
ju 
4 5 
3 — 4 

100 103 | 


109 113 
LOS 111 
107 110 
108 111 
71 í 
101 100 
] 2 
74 78 
17 82 
| 7 
24 22 
* 102 
10 10 
100 103 
16 17 
109 —113 
204 214 
99 102 
14 
10 101 
143 154 
87 10 
102 105 
91 — 94 


Closing 


Quotations 
Oct. 29th. 


9м --102 
34-- 44 
70 — м 
50 — 53 
94 — 96 
81— 91 
31— 4 
178 —188 
94 — 96 
51— 
13 — 14 
24— 33 
7 — 8 
104— 11 
100 —108 
124 —129 
89 — 92 
106 —109 
12 — 124 
107 —110 
99 —102 
101 —104 ^X 
94— 10 
13]-- 11 
21 Әм 
100 —103 
39 — 40 
101 —105 
uw od 
a 
93 — 95 
56 — 58 
124— 134 
ni — 121 
i&— 5 
96 — 99 
102 —106 
99 —102 
64— 7 
110 —120 
17— 5i 
44— 5 
102 105 
34— 44 
0 - 
98 —101 
11j— 19i 
102 —105 
99 —102 
+ 4 
4i— 5 
3 — 
100 —103 


ELECTRICAL RAILWAY, MANUFACTURING AND INDUSTRIAL COMPANIES. 


L | 
LOO 10; 
94 99 
153 10 

F { 
109 118 
In 111 
107 110 
108 111 
il 73 
2 23 
101 106 
la 2 
74 — "8 
77 ҹ̧ә 
12 2 
24 2 
K) 109 
10) 10 
99 102 
16 17 
100 113 
204— 213 
99 102 
12 j 
10 10 
14? | 
190 to 20/0 
37 10 
102 — 105 
90 93 


t Unless otherwise stated all shares are fully paid. 


— 


є From Manchester T ere List. 


LATEST PROCURABLE QUOTATIONS OF SECURITIES ? NOT OFFICIALLY QUOTED. 


Consolidated Telephone Construction and Maintenance —й. 
National Electric Free Wiring, 1—1. i 


Oldham, Ashton, and Hide Electric (£10 pd.), Ord., 18—14. 
Do. Pret (£10 pd.), 10—11 


Bank rate of discount 4 per cent. (October 2nd, 1902). 


Business done 
week ended 
Oct. 29th, 

1902. 


Highest Lowest. 


ell as 
Bis 713 
oi 
103 
1264 | 194 
913 904 
1064 T 
124 12,4 
102: i 
M 134 
91 93 
51% 56 
97 96 
1034 102 
33 2 
124 12 
1 
1З 13 
14 19 
104 10 
109 10 
109 10S 
1085 1054 
74 7; 
19 78 
7 1 
304 


——————————— — 
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e — 
SHARE LIST OF ELECTRICAL COMPANIES (continued). —EÉLECTRICIT Y SUPPLY COMPANIES. 
А Stock ss Closing Closing Business done af 
и В ХАМЕ. 35 . for the Quotations Quotations week ended 
à Share. r Oct 22nd. Oct. 29th. Oct. 29th, 1902. 
? 1899. 1900. 1901. Highest. Lowcst. 
100.000 | Blackheath and Greenwich Dist. Electric Light, Ord.. - 1 " - m Li Е E: 2 2 
100,000 Do. 445, Ist Deb. Stock, Prov. ‘Certs. .. | 100 " 2 Е 105 —10 105 —108 | P 
20.000 | Brompton & Kensington Electric Light Sup., Ord., 1 to 20,000 5 6% 6 % 8% T M ] 1 10 
20,000 Do. do. 7% Cum. Pret. a б bos s i» 1 10 104 — 10 | 
50.000 | Charing Cross and Strand Electricity Supply .. : 5 9% | 9% |10% 9— 9 9 — 
70.000 Do. do do. 4 Cum. Pref. 5 x ФА "t 54— 6 — 6 | 
40,000 Do. до. “ City Undertaking ” 444, Cum. Pref. AA 5 Y - - 41— 3 44— 5 i 
1 1 Do. do. , Deb. Stock Red. .. | 100 .. ie ne yt pom | 
1.430 ea Electricity Supply, Ord. ; - - ee 5° 6 ) : 
150.0001 Do. do E «€, Deb. Stock Red. 2 .. | Btock > in $4 109 —112 109 —112 | e 
70,595 | City с London Electric Lighting, Ord. 40.001—110,595 .. | 10 4% | 0 5% 10 — 1t 10 — 11 103 | x 
40,000 Do. 6 % Cuin. Pref., 1 to 40,000 im de vis 10 6 % 0 96 $a 18 — 14 134— 144 Rie c Eo 47 
| 400,00 Do. 5 о, Deb. Stock, Scrip. (iss. at 115) all paid .. hs Яр is oe su 123 —128 123 —128 .. T ; 
| 3 Do. 43%, 2nd Deb. Stock, Prov. Certs., all paid . 100 V zu $e 104 —107 104 —107 1064 106 n9 
40.000 | County of London & Brush Prov. Electri x Lighting, Ord, 1— 40.000. . 10 4% 4 % 4 X ol 94 .. 2 Of 
20,000 Do. do. do. > , Pref., 40,001 —60,000. . 10 5 6 % 114— 12 114— 121 12 ; 
400.0001 Do. do. 44% Deb. Stock, ies Certs. a paid) Red M 2s 110 —113 110 —118 111 nd Kd 
50.000 | Edmundson's Electric Corporation, Ord. Shares . 5 6% 1% 1% 61— 6 6 — d 6 a SL 
30.000 Do. do. 6 % Com. Pref. - 6 — 6 — ex 
140,000 Do. do. 4Y 5, 1st Mort. Deb. Stock ..| 100 - fs 107 —110 107 —110 108} 2 
21.000 | Kensington and Knightsbridge Electric, oe : $5 5 11% |12% |10% 10 — 11 10 — 11 M "m 
90,000 Do. do. do. 4 X Debenture Stock .. | Stock e - es 101 —104 101 —104 d is 
110,000 ondon Electrie Supply Corporation, Limited, Ord. sh M M 8 sis т 2d a 51 4 — 51 т is 
40, «40 Do. do. do. 6 „ Pref. 5' АР is is 4 4 ri 2x 
250.0001 Do. do. do. 4 % Ist Mort. Deb. Stock Red | Stock = es - 96 — 99 96 — 99 97i 75 
100.0) M ropolitan Electric Supply, 1 to 100,000 . : 10t] 5% 6% 6496 154— 163 153-— 164 168 | 162, 
220.0001 Do. do. 4x5, Ist Mort. Deb. Stock a ee — UN + EM 110 —115 110 —115 "IM PM 
22540,0001 D. do. 34°, Mort. Deb. Stock Red Stock e. ix = 99 —102 99 —102 - | 2 
10.852 | Notting Hill Electric Lighting їз: б u$ 10 7:05 7 95 6 134— 144 134 — 14 "EE NS 
40.000 | st. James’ and Pall Mall Electrie Light, Ord, `. 5 144% | MrS | 144% 16 — 16 144— 15 158 5 
20.000 Do. do. do. 7% Pref. 20. 041 to 40,080 5 1% T% 1% 84— 94 9 2 S 
150,0001 Do. do. do. 844%, Deb. Stock Red. 100 - i3 ET 98 —101 98 —101 m n 
12.000 | Smithtie Jd Markets Electric Supply, Ord. c s 2 s 5 E as ES li— 2} 14— 21 i 
50,0001 Do. do 4%, Deb. - E RE 100 oS 2d T ^u rd 80 — 90 о ОИ 
65.000 | South London Electricity Supply, Ord. T He s ts e 5 - бк is qE 213 | 7 
110,000 | Westminster Electric Supply, Ord. a 8 € ys 5 13 % | 104% 103% = 1% 114— 12 124 .. 
24,141 Do. do. % Cuin. Pref, vs "e e ыз b A e i — 6}. 6 
| 
* Subject to Founders Shares. : Unless otherwise stated all shares are fully paid. 
MARKET QUOTATIONS, Wednesday, October 29th T 
CHEMICALS, &c. | This week. | Last week. line. or Dec. METALS, &o. (continu | This week. | Last week. Inc, or Dec. xd 
a Acid, Hydrochloric m . percwtz7 5/- 5/- ex g Copper Sheet ix j per ton £67 £67 єў ju 
a „ Nitric.. es T .. per ewt. 22/- 22/- m 90 „ Rod. ; per ton £67 | £67 is d 
а „ Oxalic.. gi E .. perewt. 82 82/ e 3» (Electrolytic) Bars per ton #65 | £65 It 
а „, Sulphuric .. - .. per ewt. | 5,6 5/6 A e ii уз Sheets per ton 474 474 is ats 
a Ammoniac, Sal .. e per ct. 42˙— 427% us e i i Rod .. per ton £65 £65 = AC 
a Ammonia, Muriate (ery atal) .. per ton £233 10 £33 10 s e 5 H. C. Wire per lb. 741. 714. "t — 
a ne .. per ton £30 £30 A f Ebonite Rod i .. per lb je i- oe zs 
a Bleac hing pow der 25 .. per ton £4 10 £1 10 = Sheet T .. per lb. 5 / 5 / E 
a Bisulphide of Carbon... e per ton £15 £15 n German Silver Wire = .. per lb. 1/44 1/43 - => 
a Borax. . ee .. per ton £13 £13 5 h Gutta-percha fine . T .. per lb. 8 / 8 / £a X 
a Bensole (90 * 9) xt x e per gal. 7;- 77 k India- rubber, Para fine Я per lb. am to p 8/1 E 22 inc. ati 
a 2 (50 " ob sss ps e. per Kal. 5:6 5:6 4 lron, Charcoal Sheets. per ton zm c 
a Copper Sulphate .. а .. per ton 419 | #19 „ Pig (Cleveland warrants) per ton 520 ч 13 1s. Id. dec. boil 
a Lead, Nitrate 54 " e) per ton £21 £24 i „ Forgings, according to size per ton | From £11 From £11 T ut. 
а „ — White Sugar ex e per ton £31 7 £31 i , Serap, heavy .. рет ton | 47/6 to 50/- ! 47/6 to 50/- js Үр 
a „ Le roxide — .. " .. per pn | £27 10 010 i „ Wire, galvanised No- .. per ton [ £9 15 1935 " ae 
a Methylated Spirit. per gal. 26 2:6 £10176 | £10 is 
a Naphtha. Solvent 90% at 160°C), ber Enl. 56 56 g Leal, English Ingo t. . per ton to El! to £11 | Ps why 
a Potash, Bichromate, in easks .. per lb. ВІ. 31. 0 ТА Sheet ra .. per ton | #18 £19 ee i 
a " Caustic (75,804). . .. рег ton | £21 £24 E m Manganin Wire No. 28 . .. per lb. 8/- 8/- - А 
a „  Bisulphate es. per ton £35 ' #35 Е g Mercury... per bot. £8 15 £8 15 - iN 
a Shellac : ыз .. perewt. 1:30; 109; - | 21s. inc. d Mica (in original са ses) small. per Ib. | 3d. to 9d. 84. to 9d. T ^ 
a Sulphate of Magnesia .. .. per ton | £1 10 £410 ' ay d „ 5 „ medium per lb. | 1/9 02,9 ! 1/9 to 2/9 T "T 
a Sulphur, Sublimed Flowers . per ton £6 5 £65 | d „ large .. per lb. | 3:8 о 7/3 373 to 7/8 | T a 
a ie Recovered iu e. per ton 45 10 45 10 " р Phosphor Bronze, plain castings per lb. | 114d. to 1/2, 114d. to 1/2| —— 
a Lump .. per ton | £5 £5 p 5 rolled bars & rods per lb. )j- to 1/3 1/- to 1/3 * 
a Soda. Caustic White 70%, .. per ton £10 15 410 15 | p 18 кише. per lb. Ern 1/2 | From 1/2 | “ge 
a „ Crystals » .. per ton £3 | £3 o Platinum { per oz. £4 me 
a „ Bichromate, casks... .. per Ib. 23d. 24d | p Silicium Bronze Wire per lb. | 9d. 19 1/ : 9d. to 1/- 
i Stee , Magnet, acc'd' ашы p n per ton £58 £58 
METALS, &c. i, „ in bars From £15 2 £40 
f 4120 10 to : 
b Aluminium Ingots, in ton lots .. per ton EIR 4140 9 Tin, Block .. — ..  .. per ton 1 121 10 £N j| 10s. inc. | 
b i Wire, in ton lots .. per ton | £221 | £224 9 „ Fol . .. per Ib. 1/6 | 1/6 | | 
b Sheet, in ton lots .. per ton | £191 £191 ! "n „ Wire, Nos. 1 to 16 ` per lb. 1/63 | 1/64 
р Babbitt' s metal ingots — . per ton |£40to 2140 £40 to £140 p White Anti-friction Mctals— i | 
c Brass (rolled metal 2" to n) basis per lb. 03.1. j “White Ant" brand .. perton | £36 to £60 , £36 a £60 | T | 
c „ Lube (brazed) Е .. por Ib. 821. Ыя! j Yarns, 2,108 Grey Cotton, on s ‘Is per lb. "d. e 
А Є у; „ (Solid drawn).. e per Ib. 74. Ti. | j oo» 6 len. Flax. per lb. Bed, cai . 
€ „ Wire, basis.. “6 e perlb. C 74. 74. ј „  8ply 10 lbs. Russian .. per lb. 414. 4 sd. 
€ Copper Tubes (brazed) oF .. per lb, | м. 844d. j » 10 lbs. Russian, single .. per lb. 44d. 48d. 
е „ (solid drawn) .. per lb. 91. 91 | E j 180 Ibs. Jute rove per ton £1111 £11 11 
g Copper Bars (best selected .. per ton £67 £67 | oe k Zine, Sh't Vieille Montagne vnd. ) per ton £23 | £23 | 
| | 
a Messrs, G. Boor & Co. - т 71 In lia-Rubber, G. P. and Teleg. Works k Messrs. ое e 
ating | b The British Aluminium Co., Ltd. 25 a Messrs. James & Shakspeare. [Co., Ltd. . | m Messrs. W Glover 0 
UE c Messrs. Thos. Bolton & Sons., Ltd. иа h Messrs. Edward Till & Co. | SE n Messrs. P. Ormiston & Sons. 
Supphed OY | d Messrs. F. Wiggins & Sons. supphed PY | i. Messrs. Bolling & Lowe. ‚ Supplied PY | o Messrs. Johnson, Matthey & Co., Lid. 
e Messrs. F епс Smith & Со, . j Messrs. Walter H. Hindley & Ce Ltd. | p The Phosphor Bronze Company, Lid. 


TRAFFIC RECEIPTS. 


Receipts for Miles ! Receipts for Miles 
the week. Total to date. | open. | the week. Total to date. | open. 
Company. е JJ cr ce ele ee й. Сотрапу. his — ane 
ENGINE Am'nt ! Inc. or Am'nt | Inc. or This Last & ERSTE Am'nt. Inc. or Am'nt Inc. or This |Last ; 
deo.“ n" dec.“ |year year. & | | m ; dec.* dec.“ |year. year. | 
— — eo — i 
8 | 
£ £ £ £ | B. E. T. Co. (continued) | £ £ £ £ mi 
Blackburn Corp. Trys. .. | Oct. 25 ти | + 48 22,244 | + 8,607 m | EL 8 Southport Oct. 17 | 234 + 78 | 10,919 | + 9,833 
Blackpool and 'leetwood „ 2» 265 | + 21 | 19127| — 286 71 7 ё South Btattordshire. - » 17 765 — 81 81,807 — 885 217 
Bristol Trys. & Car. Co. „, 24 | 4,465 | +569 — — | 28 28 5 Swansea. КЕ „ uy d 472 | + 16 | 19,918, + 1,272 * 
British Elec. Trac. Co. :— | | ES Taunton.. oe ES „ 14 66 | — 19 2,777 — 81! 1 91 
Devonport » 17 430 | 4170 18,010 1.062 5 | b ce Tynemouth  .. „ ey dd 280 4 92 | 12,702 + 1,673 i 
Dadley—Stourbridge. . » 17 161 | + 46 | 31,551 + 8,841, 183 187 ET eston -вчрег- Mare.. » 15 62 — 5,241 23 = 
Gatesbead s 17 871 4272 81,271 + 6,843 10 325 Wolverhampton Dist. | , 17 811 | +188 | 8,551 | + 5.561 10; 2 
Gravesend -Northfleet! „ 17 210 — 2,413 -— 3) | — 4 Central London Railway „ 25 | 7,248 | +630 109,910 + 9,536| 6 i 
Greenock—Pt.Gla-gow| s 17 | 507 | +150 | 21.167! +12,567) "À | 1% € City and B. London Ry. „ 26| 8,757 |+1,574| 49,457 | +17,102 Bi i 
Hartlepool ЕА .. p 17 92) |— 12 10,736 | + 1,108! 6 45 Doncaster Corp. Trys. .. Sept. 27 — — 1,516 ee 5 3 
Kiddecmiüster .. | » 17! WT |— 26.2883 + 29 4 4$ © Dover Corporation Trys. | Oct. 25 20 | — 8| 89,0015 + 49 8 à 
Merthyr .. vs Я „ 17 190 — 53 | 9,460 | — 1,569 | 8 8 S Dublin United Trys. .. „ 24| 4417 | +227 | 81,935 | + 1,502 46 p^ 
Middleton v» o wel capi 247 — 9,107 — 81 — B East Ham Tramways ..' „, 25 480 | +151 9,510 + 1,77, 6 
Oldham—Ashton — ..| „ 17| 563 | + 49 22,24 + 1165, 8 | 8 5 Glasgow Corp. Trys, „ 18 | 13,690 61 
POOe „, 17 217 — 710.99 — 181| 8i a Liveryool Overhead Ry. „ 26 | 1,641 63 
Potteries os | s» 17| 1,707 | +219 | 61,745 | + 2,904 | 294 | 268 * — Newcastle Corp. vee | » 25 8,080 8b 
Rothesay..  .. e|on 17 61 | + 24] 1,596 + 608; —| — Bunderland Corp. „ 26 1, 
)ͤÄö—Ĺ 88 E JJ . EID MMC M 
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BRITISH ASSOCIATION, BELFAST, 1902. 


RECENT PROGRESS IN LARGE GA8 ENGINES. 
By НЕввквт А. НомрРнвкү, M. I. Mech. E, A. M. I. C. E., MIE.E. 
(Abstract of Paper read before Section G, September 11th ) 


(Continued from page 720.) 


TEA Cockerill Со. are now making double-action gas engines of 600, 
1,200, and 1,800 H.P., the last size being for dynamo driving. 

We come now to the Körting engine, made by the Gebr. Kórt- 
ing, the Maschinenbau Actien-Gesellechaft, of Dahlbruch, and 
others. 

Fig. 6 is a diagram specially prepared to show all the connections 
in & simple manner, and to make clear the method in which the 


governor operates the by-pass on the gas pump. 


Fc. 6. 


The view shows a section through the motor cylinder and the two 
pump cylinders, one of which supplies air and the other gas. The 
length of the piston is practically half the length of the motor 
cylinder, and the exhaust port is at the centre of the latter, and is 
uncovered when the piston is at either end of its stroke. Follow- 
ing the exhaust comes a scavengiog charge of air from the air pump, 
which sweeps out the burnt products, and finally there enters a 
mixture of gas and air together. The fixture passes a diaphragm, 
which gives it a whirling motion, and makes it act like a plug; it 
being maintained that the mixture remains at the back end of the 
cylinder with the pure air ia froat next the piston. On the return 
stroke the piston closes the exhaust port, and compression takes 
place ; then the mixture is fired, and the working stroke results. 

th sides of the piston are utilised, and thus two impulses per 
revolution are obtained, and the crank effort approaches in evenness 
the turning moment of a double-acting steam engine. Indeed, in 
some ways it resembles a steam engine using gas, and the speed can 
be regulated by simply opening or closing the gas valve. In 
practice the mixtare is regu'ated by the governor acting on a by-pass 
in the gas suction, in such manner that more or less gas is returned 
to the gas pipe, and only a portion of tbe pump volume delivered 
into the motor cylinder, according to the work to be done. The 
piston is water-cooled, as well as the jacket and valves. 


One 700-н.р. and one 500-н.р. engine are on order for this country, 
nei will be worked with Mond gas. Both engines are for dynamo 

ving. 

Tabie IIL. is a table of comparison of different types of engines, 
showing the advantage obtained by using a double-acting engine of 
the Körting type as compared with Otto cycle engines. Three 
engines of approximately the same power are compared as to size 
ot cyluders, stroke, weight, and cyclic speed variation. 

À larger number of gas engines of medium size have been turned 
oul by the Gasmotoren-Fabrik Deutz than any other Continental 
fira, and now they are wellin evidence with some fine examples 
of large engines. 

One firm alone, the Gutehoffnungshütte für Bergbau und Hütten- 
betrieb, of Oberbausen, has been supplied with eight Deutz engines 


varying in size from 300 to 1,000 H.P., and aggregating 2,400 HP. 
besides three smaller engines. Another firm, the Eisenhütte- Actien 
Verein, Düdelingen, has two 1,000 and two 600-н р. engines, giving 
3,200 H. P. for the four engines. А 

Fig. 7 is a photograph of one of а pair of 1, 200-H. P. gas-driven 
alternators, which are working in parallel at the Hórder Berg werks- 
und-Hütten-Actien-Verein, in Hörde (Westfalen). The alternator 
shown is by Schuckert & Co., of Niienberg. 
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Cockerill engine, | mm mm 

single-cylinder | | | 

„Otto cycle 1 1.800 400 600, 91,0000 127,000 90 1:80 

Deutz engines, four- 

cylinders Otto“ | | | 

cycle Р ..| 4 660 850 600 8: 100,00) | 150 1: 180 

Kórting engine, i 

single-cylinder | | 

double-acting. 1 685 1,100 550 000 | 70,000 | 100. 1 
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The Oechelbä 18ег gas engine is ia the hands of the Deutsche 
Kraftgas Gesellschaft, a combination of the firms of Siemens and 
Halske, Actieo-Gesellschaft, and Union Elektricitáts- Gesellschaft, 
of Berlin. Various firms are building Oschelbáüuser eogines for the 
above, and their names, aud those of foreiga licensees, will be found 
ia Table IV, which is a tabalated list of makers of large gas 
engines, and shows what powerful iaterests are now engaged in the 
new department of engineering. 

Fig. 8 shows the arrangement of the two pistons working in one 
cylinder and attached to opposite cranks, the one directly and the 
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other through side rods; also the gas and air pump attached by a 
rod to the back piston. І 

Where alternators of great power аге to be driven, an arrange- 
ment is adopted which results in a combination giving two impalaes 
per revolution, very suitable for use when alternators are required 
to rua in parallel. A 1,000-H P. engine of this type, running at 125 
revolutions per minute, only requires a 23-ton fly-wheel to limit its 
cyclic variation to 35. Nearly 80 per cent. of all the Oechelhüuser 
engines made are for dy namo driving. 


TABLB IV.—Makers of Large Gas Engines. 


" Simplex" Engines :— 
Socié.é Anonyme Joha Cockerill, of 5 raing. 
Richardsons, Westgarth & Co., Ltd., Middlesbrough. 
Schneider & Co., Creus .t, France. 
La Société Alsacienue de Constructions Mecaniques, Mulhouse, 
Germany. 
Markiscbe Maschinenbau Anstalt, Wetter-a-i-Rubr, Germany. 
L3 Société Anonyme de Construction de Machines Breitfeld, 
Danek and Co, Prague, Austria. 
Kürting Engine: — 
Gebr. Körting, Kortiaged orf, near Hannover. 
The Maschinenbau Aktieu-Gesellschaft, formerly Gebr. Klein, 
in Dahlbruch. 
Haniel & Lueg. Düsseldorf, Grafenberg. 
Siegener Maschidenb iu Aktien- Gesellschaft, formerly A. and 
Н. О. chelhä user, Siegen. 
Donners marckbütte Oberschlesische Eisen- und-Kohlenwerke 
Aktieu- Gesellschaft, Z brze, О S. 
Ganz & Co.,  Eisengiesserei-uud-Maschinenfabrik Aktien- 
Gesellschaft, Budapest. 
Aktien-Gesellschaft der Maschineafabriken von Escher, Wyss 
and Co., Zürich. 
Fichet & Heurtey, Iagenieurs des Arts et Manufactures, Paris. 
Fraser & Chalmers, Ltd., Erith, Kent. 
Mather & Platt, Ltd., Salford Iron Works, Manchester. 
The de la Vergne Refrigeratiog Machiae Co., foot of East 
138th Street, New York, U.S.A. 
Oechelháuser Engine — 
The Deutsche Kraftgas Gesellschaft, Berlin. 
pie Berlin Anhaltische Maschineabau Aktien-Gesellschaft, in 
assau. 
Die Ascherslebener Maschinenbau Aktien - Gesellschaft, for- 
merly W. Bchmidt & Co., in Aschersleben. 
A. Boreig, in Tegel, near Berlin. 
Die Kolnische Maschinenbau Aktien-Gesellschaft, in Kola, 
Bayenthal. 
Die Siegener Maschinenbau Aktien-Gesellschaft, formerly А. 
and Н. Oechelhäuser, in Siegen-1- Westf. 
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Occhelhauser Engine (continued) 
L Energie par le Gaz (Société Anonyme). 
F Andritz Aktien-Gesellschaft, Andrits-Wein, 
ustria. 
Maschinenfabrik von L. Lang, in Budapest, Hungary. 
Frische Electricitüte Gesellschaft Union," St. Petersburg, 
ussia. 
Russische Electrotechnische Werke, Siemens & Halske Aktien- 
Gesellschaft, St. Petersburg, Russia. 
Deutz Engine :— 
Gas Motoren-Fabrik Deutz, Cologne. 
Premier Engine. 
Premier Gas Engine Co., Sand iacre, Nottingham. 
Crossley “ Otto" — 
Crossley Bros., Opensbaw, Manchester. 
Westinghouse :— 
The British Westinghouse Manufacturing Co., London. 


The Westinghouse Machine and Manufacturing Co., East Pitts- 
burg, U S.A. 


The Snow Engine :— 

The Snow Steam Pump Works, Buffalo, New York, U.S. A. 
“ Stockport’ Engine :— 

Andrew & Co., Reddish, near Stockport. 
Campbell Engine :— 

The Campbell Gas Engine Co., Halifax. 
Charon Engine : — 

Société Générale des Industries Economiques, Paris. 
Letombe Engine 


Compagnie de Fives Lille, Lille, France. 
Suisse :— 


Schweizerische Machinen Fabrik, Winterthur, Suisse 
Tangye Engine :— 

Tangyes, Ltd., Cornwall Works, Birmingham. 
Fielding Engine. — 

Fielding & Platt, Gloucester. 
French Otto“ — 

Cie Francaise des Moteurs à Gaz, Paris. 
" National" Engine :— 

National Gas Engine Co., Ashton-under-Ly ne, Manchester. 
Nurnberg Engine. 

Vereingte Maschinenfabrik Augsburg und Machinenbau Gesell- 

schaft, Nürnberg. 

Soest Engine 

Louis Soest & Co, Reísholz, Düsseldorf. 


The Westinghouse Machine and Manufacturing Co., ot East Pitts- 
burg, U.S. A, have spent much time and money in order to bring 
the usefulness of the large gas engine up to the standard of the 
large steam engine. The benefit of this experience will be reaped 
by the British Westinghouse Electric and Manufacturing Co., which 
has a fully-equipped department for the construction of large gas 
engines at Manchester. Most of the Westinghouse machines are of 
the three-cylinder vertical enclosed type. 

Fig. 9 shows the largest of the Westingh use vertical gas engines. 
It gives 1,000 B.H P. with natural gas. 


A new horizontal two-cylinder double-acting Westinghouse engine 
has recently been introduced, and fig. 10 shows a most interesting 
example of this type of gas engine direct-coupled to an alternator. 
All working parts are under observation and are easily get-at-able, 
end the design embodies a great deal of experience. 

At Walthamstow electricity works there are four 100-H P. direct- 
connected Westinghouse gas engine sets, and three additional sets 
of 250 н.Р. are now erecting. The demand has increased so rapidly, 
that from the start they have operated without any spare capacity 
in the station, yet there has never been a shut-down; and the 
whole installation is, if anything, more reliable than a similar 
steam installation would have been. The plant is located in the 
midst of residences, but there has been no trouble whatever from 
noise of exhaust or vibration. 


Mention has already been made of six 1,000-н.р. gas engine gas 
compressors, for compressing natural gas with natural gas in 
America. Mr. E. C. Luffkin, manager of the Snow Steam Pump 


Fig. 10. 


Works, of Buffalo, has been kind enough to send me the following 
particulars :— 

Each machine has four single-acting power cylinders, 25 in. in dia- 
meter by 48 in. stroke. All four connecting rods connect to the main 
crank pio, two cylinders being on one side and two on the other. 
Another c ank is formed at the other end of the main shaft, from 
which are driven the compressor cylinder pistons. This crank is 
90° from the power crank, so that the period of maximum power 
and maximum resistance are nearly coincident. The normal speed 
of the machine is 100 revolutions per minute. Compression in the 
power cylinders is carried to 100 Ibs. per square inch, and the 
explosion pressure is between 400 lbe, and 450 los. 

The first two machines were governed by throttling the mixture; 
the last four machines have been modified by the addition of an 
automatic cut-off valve, which automatically cuts off the supply of 
mixtare according to the power required, the closing of the cut-off 
valve being regulated by the governor, which can give a cut off of 
one-eighth of the stroke. Tests of these machines give a horse- 
power in the compressor cylinders with from 84 cubic ft. to 
9 cubic feet of naturel gas per hour (calorifio value, 1,050 British 
thermal units per cubic foot). The combined mechanical efficiency 
is 82 per cent. All parts in contact with hot gases are water- 
jacketed, and the machines have run well right from the start. 


( To be continued.) 


INSTITUTION OF ELECTRICAL ENGINEERS. 


NOTES ON THE TESTING OF TRAMWAY MOTORS, AND 


AN INVESTIGATION INTO THEIR CHARACTERISTIC 
PROPERTIES. 


By MicHaAEL B. FIELD, Member, A. M. Inst. C. E. 
(Paper тета at Glasgow, May 13th, 1902) 


Very little attention is paid as a rule by British tramway engineers 
to the determination of the characteristic properties of the motors 
they purchase. The author has known oases where important con- 
tracts have been decided in favour of one firm or another because 
the particular motors offered have been rated higher than those of 
other competitors, when in all probability a full load test would 
have shown the accepted motor to be not one bit superior to those 
rejected. It is often considered sufficieut by the tramway engineer 
to have cne sample equipment of the new type proposed, mounted 
on а car and tried on the street. If the speed be about right, the 
motors show no signs of violent sparking, and do not become 
excessively hot towards the end of the day's working, the teet, will 
often be considered as satisfactory. Engineers sometimes specify 
that the equipment shall be capable of propelling a car of given 
weight over а given route with a stated number of stops for not 
more than a stated energy consumption expressed in Kw.-hours, the 
supply voltage being 500. Any one who has made such tests will 
appreciate how entirely the results lie in the hands of the motor- 
man. 

The author is of the opinion that the most ratisfactory manner of 
arriving at the merits of the individual types is to supplement the 
above tests, taken on the road, by others carried out on the same 
motors mounted on a testing frame specially arranged for this 
purpose. | 

It is generally recognised now that it does not pay to put in 
motors which, although capable of doing all the work required of 
them without undue sparking, nevertheless heat more than 60° C. 
in so doing. There is consequently a liability with different mart- 
facturers to rate their motors unequally. One, for instance, may 
call a motor a 40-H.P. motor because it is capable of delivering up 
to 40 НР. intermittently, while another would call the same motor 
a 20-H.P. motor because it was not capable of giving out more 
power for any length of time without seriou:ly heating the insula- 
tion. In order to avoid vagueness of this description American 
firms have adopted the following convention for rating tramway 
motors:—The rating of a motor is that m P. which it will give out 
continuously for one Lour under working conditions with a rise of 
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temperature measured with a thermometer nowhere exceeding 


75° C., provided the atmosphere is not more than 25? C. 
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Fig. 1.—Trstina FBAME FOR Tramway MOTORS. 


When testing such motors stationary (i.e, not mounted on a car), 
the ventilation and cooling facilities are manifestly less than would 
be the case on the road. To counterbalance this the lid above the 
commutator is usually left open, which has been found by 
е to give а fairly correct compensation for the altered con- 

ong. 

The author has adopted this as a basis of comparison of a 
number of different types of tramway motors in the past, and pro- 
poses to illustrate in this article how readily such motors may be 
quickly tested, and all their characteristic properties ascertained, 
in в practical workshop manner. 

The motors under test are erected on the testing frame shown in 
fig. 1, one of the gear wheels supplied with the equipment being 
used for the purpose. м works as motor, driving a, which works as 
generator, and is Joaded on a water resistance. The current, after 
traversing the armature and field of м, passes also round the field 
ofa. u and g being exactly similar, having the same ampere-turns 
on the field, and running at the same speed, it may be assumed that 
the iron and friction loss in each is the same. This ів very im- 
portant, as it enables us to arrive at the efficiency of M, and at the 
same time to separate out the losses far more accurately than can be 
done with the Hopkingon method. 

For example, if we wished to determine the efficiency at 500 
volts, 50 amperes, by means of the Hopkinson method, we could 


Fig. 2. 


either supply the losses mechanically by driving the combination by 
means of a belt, or electrically by including in the circuit an 
additional E.M.F. Suppose at 50 amperes tke О?в loss amounts to 
9 per cent., and the gear and iron loss to 8 per cent., i. e., efficiency 
of the motor = 88 per cent.; then in the first case it would be 
necessary to weaken the field of one motor by 18 per cent., and in 


the second cage by 16 per cent. Under these circumstances it would 


manifestly incorrect to take the square root of the combined 
eficiencylas the efficiency of each motor. 


Fig. 2 shows the diagram of connections for the method above 
described, and illustrated in fig. 1. 


If „в, = resistance of motor-armature. 
Вз = i generator-armature. 
mR = И motor-field. 
Then A;v; = input. AV, = output. 
AVI — Azvz = total loss in motor and generator (but ex- 
clusive of generator field). 


Subtracting from this’the loss a;? (mR, + mBy) + A9? „В. or the 
known ohmic losses, we have as a remainder the total loss in motor 
and generator covered by hysteresis, eddies, friction, windage, &c. 
But for reasons already given, we may with very great accuracy 
apportion this loss half to the motor and half to the generator. The 
efficiency of the motor is then easily calculated. The voltmeter, v, 
allows of the resistance of the motor field being taken with each 
reading of input, output, &.; the resistance of the armature is best 
taken at the beginning and end of each series of teste, when, if time 
readings be also taken, the actual resistance of the armatures for 
any particular reading may be easily found by interpolation. By 
taking simultaneous readings of supply voltage, current-input, 
speed, &, we can construct curves for xw.-input, efficiency, hence 
H. P.- output. Then by aid of the speed curve we obtain tractive 
effort, and the voltampere characteristic for any desired speed. 

With the exception of the last named all other results should be 
reduced to a standard voltage, say, 500, and astandard temperature, 
вау, 20° C. This may be readily done, as the following example will 
show :— | 


Take a4, = 50 amperes. _ 
vi = 490 volts. 
тВа = 457 ohm determined by interpolation from initial and 
final readings, being approx. at 47° C. 
(R = '414 ohm at 20° C.). 


gBa = 446 ohm determined by interpolation from initial and 
final readings, being approx. at 40* C. 


(Ba = 414 ohm at 20? C.). 
mBy = 541 ohm determined by interpolation from initial and 
final readings, being approx. at 74? C. 
(E = 448 ohm at 20° C.). 
Аз = 40 amperes. 
уз = 421 volts. 
Speed = 422 r. p. m. 


In this case the input = 24:5 kw. 
n » output = 16384 Kw. 


The actual total ohmic loss in armature and field of motor — 50? x 
(457 + 541) = 2:5 KW, and in generator armature = 40? + :446 = 
‘714 KW., hence the total iron, friction, and windage loss = 4°45 Kw. 

Now, of the 490 volta aupplied to the motor, 50 volts are required 
to overcome ohmic resistance, leaving a back E.M.F. of 440 volts, 
If, however, the supply had been 50 amperes at 500 volte and the 
temperature 20°C, the back E.M F, would have been 457 volta, 
1. e., the speed would have been 439 r.p.m. instead of 422 r.p.m. 
We may then with great accuracy increase the iron and friction 
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losses found above in tbis proportion, and, dividing by. two, we 
obtain 231 Kw. as the motor iron and friction loss at 50 amperer, 
500 volts, 20° C. Using now the true values of the armature and 
field resistances at 20* C., we obtain as the corrected efficiency of 
the motor at 500 volts 50 amperes and 20° C., the result of 82 per 
cent, 

Following tbis up, we should get with a 486 gear reduction 
(14: 68) and 30-in. wheels, a speed of 8:1 miles per hour, an output 
of 27 5 H.P., and! a tractive effort at the tread of the wheel of 
1,275 lbs., making no deduction for journal and rolling friction of the 
car truck. Tables I.— VIII. [here omitted] give the readings taken 
recently during tests on two different types (say Pand Q), together with 
calculations thereon, while figs. 3 and 4 show the various properties 
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of the motors represented as curves, reduced to 500 volts and 250 
volts respectively, and to 20° C. In plotting the tractive effort 
curves no allowances are made for journal and rolling friction. In 
making calculations, it is therefore necessary to deduct 15 to 20 lbs. 
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per ton dead weight from the total tractive effort of the two motors, 


. a8 given by these curves. This gives the effective tractive effort, 


producing acceleration, or available for overcoming a grade, as the 
case may be. 


The leading features of the motors P and Q are as follows:— 


Р, : 
Diameter of armature a s .. 346 mm. sd 
Length of iron of armature sus . . 190mm. 180 mm. 
Number of slots  ... ss 585 wie, 87 53 
i "t commutator bars - —. 111 105 
" armature coils ... ies .. 37 * 3 105 
Number of poles  ... Е jus sss 4 4 
Gear ratio ба е vui т 4 86 4'86 
Weight of motor (without gear and gear 
саве) "m 1,856 lbs. 1,924 lbs. 


Weight of armature and pinion ... . 476 Ibs. 478 Ibs. 


Fig. 5 shows the connections for carrying out the 250-volt test, 
current being taken from the 500-volt supply. By adjusting the 
three plates in the water tub suitably, 250 volts may be maintained 
at the terminals of the motor with any desired current strength. 
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With the arrangement shown in fig. 5 a whole series of tests may 
be carried out at different voltages. If the iron losses be separated 
for each reading aud plotted, a set of curves can be obtained show- 
ing the variation of iron and friction losses with speed for each 
field strength. Then, adopting Kapp's method, viz., plotting loss 
divided by speed, or back torque with speed, it should be possible 
to separate out the Foucault current losses from the total iron aud 
friction loss. (See Note 1 at end of Paper). 

For determining the starting current of a motor (this being the 
starting point of the efficiency curve), one motor is removed entirely 
from the frame, and sufficient resistance introduced into the circuit of 
the other to bring it just to the point of starting. It will be shown 
later that the determination of this starting current is of considerable 
importance. ` 

Ít is to be noted that the method of testing already described 
depends entirely on tbe assumption that the motors M and G 
are sufficiently similar, that with equal field currents and the same 
speed, the E. M. F. generated in each armature is the same. A very 
slight difference in the length of the air-gap cf the two motors would , 
make this an unwarrantable assumption; but the author has found 
that, with motors manufactured by good firms, the assumption is well 
founded. In any case, it is easily tested. The supply voltage to 
motor M and the drop in volts in the motor iteelf are known, hence 
the back E.M.F. Similarly the terminal volts of G, and lost volte 
in armature of G are known, hence the "generated volts” of G 
can be determined. Since in both machines the brushes are 

exactly in the neutral position, the back E.M.F. of M should be 


the same as the generated“ E. M. F. of G if the above assumption 
be correct. 

Tables IX. and X. [here omitted] which have been worked out 
for the two types of motor "P" and “Q,” show how nearly the 
E.M.F.’s of the two motors of similar type are in agreement with 
one another. 

In this connection it will be well to point out that a difference 
of 5 per cent. in these E. M. F. s will not produce an error in the 
total efficiency, calculated as already explained, of more than 02 
per cent. i 

In specifying efficiencies it is important to specify the tempera- 
ture at which the teet is to be taken; at the end of the hour's beat 
run, for example, the resistance will often be 30 per cent. higher 
than at the beginning, which may mean a diminution in the efficiency 
of fully 3 per cent. | Р 

Fig. 6 shows ап independent method of obtaining the torque 


curve that I have occasionally used. The cast-iron pulley of the 
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Prony brake is hollow, and partly filled with water, which effec- 
tively keeps down the temperature of the brake blocks within 
reasonable limite. I have used such a brake up to 100 н.р. The 
length of the arm ір this case ia 5 ft. 3 in., this being ғо chosen in 
order that the lbs. pull x revolutions per minute + 1,000 = и. 
The diameter of the cast-iron pulley is 30 in, so that it exactly 
corresponds to a car wheel, the force at the tread being that indi- 
cated in the spring balance, multiplied by 4'2 and corrected for the 
weight of the lever arm. It is sometimes convenient to arrange a 
balance weight to counter-balance the weight of the lever arm, so 
that no correction is needed for this. 

Returning now to the purely electrical method, I have found that 
for carrying out the one-hour heat run, it is moat convenient to 
employ a special switchboard, fig. 7, in which all the necessary con- 
nections are made once for all, the measuring instruments, after 
being standardised, being dropped into pockets and connected in 
circuit. 

Before the commencement of the test (which we will suppose is 
being made to determine the rise of temperature after one hour at 
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50 amps.) the connections between the terminals marked 44 and 
Fl, and between c and En! are removed, and between o and A'm 
established. The current is now adjusted to 50 amps., and readings 
are taken with the three-way switch in positions 1 and 3. This gives 
the initial resistance of the two armaturer, including carbon brushes 
and brush contacts (care having previously been taken that brushes 
are well bedded and not canted). A similar test is taken after the 
hour's run to determine the final resistance. If the rise of tempera- 
ture as determined by rise of resistance be desired, it is best to have 
а copper brush that may be slid in in place of the carbon brush, 38 
better contact will then be obtained. 


( T'o be continued.) 
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THE PHYSICAL LIMITS OF ELECTRIC 
POWER TRANSMISSION. 


Ix the October issue of the Engineering Magazine Mr. Alton D. 
Adams discusses wbat he calls the '' Physical Limits" of electrio 
ower transmission, by which he means the limit imposed by the 
bighest voltage it ig practicable to employ. After giving a list of 
the principal extra high voltage transmission schemes in operation, 
including the St. Maurice to Lausanne line, with its 10 continuour- 
eurrent dynamos in series giving 20,000 volts, a 35-mile line in 
Utah delivering three-phase alternating current at 40,000 volts, and a 
$18-mile line in California transmitting alternating current at 
40,000 to 60,000 volte, he points out that transformers have been 
worked experimentally up to and over 100,000 volts. Assuming 
100,000 volts to be a practicable transformer pressure, the limit, so 
far as the line is concerned, bas not yet been reached. 
- The principal factors which determine this limit are temporary 
arcing between the several wires on a pole, and the loss of energy, 
due to leakage from one wire to another. It is, of course, overhead 
transmission that is under consideration. 
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Arcing generally starts at the cross-arms, and may be caused by 
heavy sea fog, salt deposit, or defective insulators. A portion of the 
40,000-volt line in Utah, referred to above, passes a former basin of 
the Great Salt Lake, and the dust which settles on the insulators, 
being charged with salt, gives rise to destructive arcs between the 
wires ; although these are arranged at the corners of a triangle bavirg 
sides 6 ft. in length. 

On the subject of leakage between overhead wires, the author 
quotes from a paper by Mr. Scott (Vol. xv., T. A. I. E. E.). 

Mr. Scott made tests on a two-wire pole line 11,720 ft. in length, 
of the energy loss between the wires when subjected to various 
pressures, and when spaced at distances of 15, 22, 35 and 52 in. 
apart respectively. It isa pity that Mr. Adams did not reproduce the 
whole of these results, as they form the best part of the paper. 
The results for the two extreme cases only are given—viz., those in 
which the wires were 15 and 52 in. apart respectively; and as 
the figures are not given in tabular form, but spread over two 
pages of explanation, they are most difficult to follow. If plotted 
In curve form, or even tabulated, the resulta would have been far 
more instructive and intelligible, and the whole would have occu- 
pied t s one-quarter the space taken up by the author for the 
moiety. 

We bave constructed the above curve and the following table 
from the figures given :— 
JüC0öä⁵ A a НА 

Watts lost per mile of two-wire line. 
Volts between the 
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two wires. І 
Wires 15 in. apart. Wires 52 іп, apart. 

40,000 150 84 
44,000 413 94 
47,300 1,215 122 
50,000 — 140 
54,600 | — 225 
58,800 — 1,215 
59,300 — 1,368 


“To reduce this leakage,” says the author, it is simply necessary 
to give the path from wire to wire through the air greater electrical 
resistance by increasing its length, that is, by placing the wires at 
greater distances apart.” . 

The limit to the length of cross arms attacbed to one pole is 
assumed to be about 12 ff. giving a distance of 10 5 ft. between 
the wires. This would involve very long and heavy poles, as the 
wire at the apex of the triangle must be 10:5 ft. from each of the 
two lower conductors. The next step would be to erect two 
lighter poles 20 ft. apart with a 30 ft. arm fixed across the two, the 
wires being attached to thie, about 14 ft. apart. 

There are obvious objections to this arrangement, so the author 
proposes a separate pole for each conductor, and considers that 
three poles, say, 30 ft. long each, with a 7-in. top, would not cost 
much more than one 35 to 40-ft. pole with an 8-in. top. 

By this method of line construction, "two or three times the 
maximum voltage of present practice” could be carried, and “the 
physical limit of electrical transmission would be forced back to the 
highest pressure at which transformers could be operated." 

But what about the commercial limit? It surely cannot be 
seriously argued tbat a 300-mile line of 30-ft. posts can be erected 
for only a moderate percentage in excess of a 100-mile line of 
35 to 40-ft. posts, and that the cost of depreciation on the two lines 
would be about the same! The article in the October Cassier's 
Magazine, by the same author, on “Costs of Electric Power Trans- 
mission,” might be taken as an antidote to the above. 


METROPOLITAN ELECTRIC SUPPLY COM- 
PANY'S ARBITRATION. 


Тнв arbitration between the Metropolitan Electric Supply Co., 
Ltd., and the St. Marylebone Borough Council as to the price to be 
paid to the company for the Marylebone portion of their under- 
taking was resumed on Monday, October 20th, at the Surveyors’ 
Institute, St. George Street, Westminster. Mr. C. A. Russell, K.C., 
is the umpire, and Mr. Robert Vigers and Mr. W. C. Ryde are 
sitting as arbitrators, Mr. Balfour Browne, K.C., Mr. Cripps, K.C, 
Mr. Ernest Moon, K.C., Mr. Sarjent and Mr. A. T. Lawrence are 
appearing for tbe company ; while the Marylebone Borough Council 
is represented by Sir E. Clarke, K.C., Mr. Fletcher Moulton, K.O., 
Lord Robert Cecil, K.C., and Mr. A. B. Cane. 

Mr. L. E. Halsey, examined by Sir E. Clarke, said he wasa 
member of the firm of Price, Waterhouse & Co, chartered account- 
ants. He bad been engaged iu investigating tbe accounts and 
tables which had been put in in the case. He had had access to the 
books of the company relating to the Marylebone area and the other 
areas in which tbe company operated; and as fer as possible he 
had checked the calculations that had been put in by the company. 
In the main he found those calculations arithmetically correct. 
From the calculations he found there was a net profit earned in 1901 
of £22,768 4s. 1d. The revenue derived from sale of current in 
the Marylebone portion of the undertaking in 1901, after allowing 
for depreciation and interest upon outside capital and after adjust- 
ment of price of the mid-London scale, he estimated at £97,024 7s. 9d. 
In arriving at that figure, he had taken the number of unite sold 
to traders in mid-London, and calculated the rate per unit derived 
from those sales. 

The Umpire said the tribunal would like a little more detail. 

Witness said he would give the figures. The total sales in mid- 
London were 3,628,883 units, and the money corresponding to that 
was £66,574. From that he deducted the private lighting and the 
bulk contracts—307,479 units. The money corresponding to that 
was £6,505. Deducting those from the previous figures, it left for 
the traders 3,321,334 units, and the revenue £60,069, which was a 
rate of 4'35d. per unit. Desling with the Marylebone figures in the 
same way, he found the trader's rate 4°87d. The number of units 
was 2,938,564. The difference in price would be seen to be ‘52d, 
Working out that 52d. on 2,938,564 unite, they got the figure of 
£6,365, which was the amount of the extra price charged to trader» 
in Marylebone. He was next asked as to Table VIII., which was an 
estimate of the net profits of the Marylebone undertaking after 
providing for deprecistion and interest on works and plant used 
outside the area, and the consequent estimated value of the under- 
taking based upon the rate of the earnings of the whole 
of the company's undertaking, and he gave the profit at £15,289 
14s. 6d. From that had to be deducted the interest on the pro- 
portion of the debenture and loan capital invested in Marylebone 
plant, which he took at 4 per cent, and that left available for 
ordinary dividend £11,497 14s. 6d. Assuming that the price which 
was paid at that time for the sháres, and which gave 3:86 per cent. 
of profit, represented the true expectation of interest, he applied 


` the 3:86 to the figure of £11,497. That would give a capital value 


of £297,869, to which had to be added the value of the debenture 
stock and the loan capital at the time. According to that, the value 
of the Marylebone undertaking was £401,101. 

The Umpire: The basis of almost all these calculations seems to be 
Stock Exchange quotations ?— Witness: Yes. 

The Umpire: And the result of the calculations seems to be to 
show that the Stock Exchange quotation was wholly wrong? 

Bir E. Clarke: The Stock Exchange quotation is originally wrong 
to some extent, and generally higher than it ought to be. 

The Umpire: You get the 3:86, a figure constantly used after- 
wards by a calcucation based on a Stock Exchange quotation of 134. 
Now, if that had been 12 or 10, you would not have got 3:86 ? —Sir 
E. Clarke: No. ў 
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The Umpire: And the rest of the table is to show that it ought 
to have been something a good deal lower than 134 ?—Sir E. 
Clarke: No, not lower than that, assuming the company’s calcula- 
tion to have been correct, and the distribution of dividend to have 
been justified. | 

The Umpire: That merely transfers the blame to the company's 
accounts from the Stock Exchange quotation. I do not care 
whether the Stock Exchange was misled or over-estimated.—Sir E. 


Clarke: It shows that at that time people were investing in this to 


get 4 per cent. or 3:86, as the case may be. It that was the rate at 
which these would eell in the market, in arriving at the capital 
value of the undertaking you should apply that according to our 
suggestion. Suppose a company said they would distribute £50,000 
in profit, and were not entitled to do it, the price of the shares would 
be very high, but, of course, it would not affect the percentage which 
could be raised. Increasing the amount of the money distributed 
in dividend does not alter the percentage on the price given for the 
shares, because the price rises at once. 

The Umpire: Tren, to see if I understand it, do you mean the 
result arrived at is the same as if what you had done was to agree 
to 133, and ray if, instead of the profit being available for distribution 
was £44,000, it had only been £26,000, the price would have been so 
much less.—Sir E. Clarke: Yes, that is so. 

Mr. Fletcher Moulton: The Stock Exchange quotation would be 
based on the profite. 

Mr. Cripps: No, no. 

The Umpire: I only wanted to know if the same result would be 
arrived at. 

Sir E. Clarke: I will put it to Mr. Halsey in that way—it is 
another way of proving it. 

Witness: Yes, it might have been put in that way, with the same 
result. 

It would have come to the same thing ?— Yes. 

The Umpire: That is assuming 135 was the correct view of 
value to take if the profits were £44,328. Of course, a lower 
price would have been the price taken if it were known that the true 
profits were only £26.000. Witness: Exactly. 

Sir E. Clarke: And that accounts for the difference between the 
value of the capital at market values—that is the whole undertaking 
80 you cannot compare the figures; but tbat accounts for tbe 
difference between the proportion which Marylebone would have of 
the whole undertaking at market values, and the figure at which 
you put the real value.— Witness: Yes. 

Examined with respect to the tables which had been pat in 
showing the company’s consumers, the witness said that the amount 
of current used per consumer had decreased in the last four years. 
In 1898 it was 964 units, and in 1901, 849. He had made an 
investigation as to the amount of current taken by different groups 
of customers and the average per customer, and he found that 
whereas the number of units consumed by the larger customers 
increased on an average at a rate of nearly 9 per cent. per annum 
on the previous year’s supply, those taken by small consumers 
increased at а rate under 3 per cent. 

The Umpire: What do you take as large or small ?—AÀ bove or 


below £100; those who took above £100 in 1901 were the large, 


and the rest were the small. Continuing, witness said be bad 
examined the figures with regard to the comparison of prices in 
Marylebone and mid-London, and arrived at the figure 52d., 
which he thought represented the advantage which mid-London 
had over Marylebone. He fovnd that in mid-London there were 
over 40 accounts of over 10,000 units, The total consumption was 
1,276,865. Of those, three, consuming 51,960 unite, were supplied 
under 4d.; 27, consuming 933.478 units, were supplied at 4d. ; and 
17, consuming 291,697, were supplied at between 4:014. and 4°5d 
On the other hand, in Marylebone there were 49 such accounta of 
over 10.000, instead of 40, with a total consumption of 1,210,717. 
Of those, four, consuming 31,774 units, were supplied under 4d. ; 12, 
consuming 336,857 units were supplied at 4d.; 12, consuming 
314,437 unite, were supplied at between 401d. and 45d. ; and 30, 
consuming 527,649 units, were between 4`514. and 6d. 

Mr. Cripps said that as regarded those figures he bad not had the 
details before him, and he would ask their accountant to look into 
them with Mr. Halsey, and very likely they would be agreed upon. 
He could not say if there waa to be any dispute. 

The Umpire remarked that the analysis of the figures might be 
very important. 

In further reply to Sir E. C'arke, Witness said he had not been 
able to ascertain accurately what the cost of generation for the 
Marylebone area had been, as it was impossible to ascertain accu- 
rately the disposition of the current generated. The cost of genera- 
tion of the whole was given as £144,681. If the company’s estimate 
ач pnt in for loss in generation and transmission and in the 
number of units generated were accepted as correct, the units gene- 
rated to supply Marylebone would in 1901 have numbered 8,097,753 
out of a total number generated of 17,909,995. On that basis the 
cost of generation for Marylebone woald be £65,375. 

The Umpire: You say cost of generation, Sir Edward—do you 
mean as distinguished from distribution and management and 
general charges ? 

Sir Edward Clarke: The total cost, including distribution. 

Croce-examined) by Mr. Cripps, Witness said that in taking over 
a buainess of that kind he would look into the market value of the 
company. 


On Tuesday, October 21st, Mr. Arthur Wright, consulting 
e:gineer for the Boroughs of Brighton, Stepney, and Marylebone, 
give evidence. Replying to counsel, he said that he had had long 
experience in connection with electric lighting work. His experi- 
ence had been 'chiefly:with:central station management. He was 


thoroughly familiar with the documents and evidence in this case, 
With regard to the steam generating plant used by the company in 
Manchester Square, he said he believed the turbos were of a very 
uneconomical type. He understood they consumed twice the 
amount of steam per kilowatt-hour a modern engine would con- 
sume. The effect of that-was to make the generation of electricity 
in Manchester Square exceedingly expensive, owing to the absenca 
of condensation. He also thought that they were too small a size 
for the business they might be called upon todo. They occupied 
a great deal of space, and considering the total generating capacity 
they were extravagant in floor space. The company had some tteam 
plant at Rathbone Place, consisting of some high-speed engives of 
exceedingly small size considering the business they had to do. 
Their largest size, he believed, was 120 Kw., which was altogether 
too small a size for a modern business dealing with 2,000 xw. 

The Umpire: Do you make any suggestion as regards Manchester 
Square and Rathbone Place as to what unit you should take ?—I 
think if they had a 1,000 xw. set, they could have got much more 
generating capacity in those two sites. In a business dealing with 
5,000 Kw., anything under 1,000 xw. is a mistake, I think. Con- 
tinuing, witness said, with regard to the modern transforming plant 
in Manchester Square and Rathbone Place, he thought the same 
fault applied—the units adopted were too small for the business 
they did. To have only 100-Kw. sizes meant a large expense in 
switchgear, a large floor space covered, and consequently a larger 
amount of attendance and repairs than if they put in 500 or 600-K w. 
transformers. What had been put in quite lately seemed to be 
altogether too small to tackle the business of Marylebone. He 


should imagine that that also tended to increase the cost of repairs, _ 


The motor-generators in Rathbone Place—14 in number—were 
situated in & most unsuitable place, very hot, and everything led to 
uneconomical working. They were in a crowded place, and could 
not be expected to work as efficiently as a larger motor-generator 
could. Dealing with the question of the probable increase of the 
supply of electricity in the future by the company in Marylebone, 
witness said that the company estimated that, including motive- 
power, they would get an increase of 940,000 units by the 
end of the concession, or nearly 46 per cent. greater than 
the greatest increase they had ever had. He thought it would 
be unreasonable to suppose that they would go on for.30 years. He 
thought the present rate of increase might be maintained for two or 
three years if tne company continued their reduction in prices at 
the same rate as they bad done during the last five or six years, but 
the increases depended very much upon the reductions. In the 
case of electric lighting, the people to come on first were those who 
came on independently of cost, but that number was very soon ex- 
hausted. Electric lighting bad no competitor in wealthy houses 
and in certain shops, but that was a very small proportion of the 
total population. In order to get the bulk they must reduce the 
price far below the price which the company had put in their table. 
Unless they did that he thought the population would be lit by 
incandescent gas. He did not think they could get electric light 
generally taken up at a price varying from 53d. down to 444. 
Incandescent gas, as it was now probably going to be managed, was 
going to largely interfere with the great balk of the people taking 
electric light at anything above 4d. Unfortunately in this country 
we had had no experience of the incandescent gas well managed, 
bat he was certain from what he had seen abrcad that incandescent 
gas would be a very strong reason why the bulk of the people would 
not take electricity at 4d., or anything above 4d. ; as regarded public 
lighting incandescent gas had been a success. The arc lights bad 
not succeeded in the main streets, but even electricity at 14d. could 
not compete with well-managed incandescent gas. As to the use of 
incandescent gas in shops, he was of opinion that the better class 
shops would use electricity, but when they were exhausted—and 
they were a very small proportion of the total population—they 
came to & class that considered cost above everything, aud he 
thought that incandescent gas at anything like 3s. a thousand would 
certainly get the bulk of the lighting unless electricity was supplied 
at very much less tban 4d. In Berlin, where electricity had been 
as well supplied as at any place in Europe, and, he believed, com- 
paratively cheaply, he did not find that one shop out of 20 in the 
principal streets was electrically lit. It was all done now by incan- 
descent gas, showing that, when incandescent gas was managed as it 
was managed there, it was the most serious rival electricity could 
have. The better class shops in Berlin were now nearly all lit with 
incandescent gas, but here we had never had the incandescent gas 
properly managed. They could give electric light cheaper if they 
had a more efficient lamp. The effect of that would be that they 
could compete with the Welsbach burner, but their field would be 
reduced ; if they gave twice as much light with the same amount of 
electricity, half their field was gone at once. He could not eay if people 
would take more light then or reduce the amount. Among the poorer 
classes he thought they would reduce the amount probably ; among 
the better class they might shade the lamps, or cover them up more, 
but in the future the new lamps must reduce the possible consump- 
tion of electricity. In Brighton they were just commencing to use 
the Nernst lamp both for street and private lighting. He was 
aware that Mr. Ferranti bad made a suggestion that small con- 
sumers would afford an increasing field for the supply of light, but 
he did not think that he meant that the amall consumer would 
come on at the present price—that would have to be considerably 
reduced. As to the probable use for power, he did not think Mr. 
Conacher's estimate of eight million units, which was 100 times the 
present consumption, in 30 years’ limit was ever likely to be 
obtained. The various uses to which it had been suggested that 
electricity might be applied, such as for beating water, heating rooms, 
and driving fans, he regarded as impracticable in a comm 

sense. Its use for cooking was more probabile than for heating, but 
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he did not think it would ever amount to much. The cost of the 
cookers and the absence cf ventilation in the electric kitchen 
would interfere with that ever being a big business In London it 
was not safe to trust to their lighting plant for a power demand, 
because an ordinary fog would interfere with it absolutely. As to 
the use of electricity for lifts, he considered that a lift was the 
werst kind of consumer one could have from an electric light point of 
view, a8 it jerked the light. Regarding its use for industrial pur- 
es in Marylebone, he did not consider that was a district where 
that sort of industry was likely to thrive. Manufacturers were 
likely to go to districts where electricity was much cheaper, and 
where land and labour were cheaper. He looked upon Marylebone 
as unsuitable for factories. At Shoreditch and Stepney the power 
supplied warata much lowerrate,and he thought that sortof industries 
would go whcre electricity was cheap. Regarding automobiles, he 
thought they would have to be charged in yards by skilled atten- 
dants. He did not think it was possible to contemplate charging 
electric cabs iu one’s own private stables. In the first place, the 
batteries required very skilful attention and rather heavy handling, 
and they would require to be eharged probably in the middle of 
the night, and that would have to be done by a company. At 
Brighton they had sold electricity as cheaply as anywhere in England, 
and he thought they sold 500,000 units for motive power. They 
sold a great quantity for tramways but not for motive power. The 
pulation of Brighton was the tame as Marylebone—125,000. 
They had no fixed prices. It was sold on a sliding scale, but it 
came out at about 24d. He did not believe the company would be 
able to maintain its present price in Marylebone if it wanted to 
get anything like an increase in business; 5d. now was a very high 
price. Municipalities in the north and in the east supplied at a 
much lower figure, and the effect of that would be to force down 
prices quite apart from competition. The average price at Brighton 
on the sliding scale for lighting to private consumers was 3}d.— 
Adjourned. 


On Thursday, October 23rd, further evidence was given by Mr. 
A. Wright. He was examined by Mr. Cane with regard to the 
table he had prepared, the object of which was to show that owing 
to the capital charges which he estimated the company would incur, 
and the estimated cost per unit during the next 30 years, the price 
which the company iteelf set down to supply power would be un- 
profitable to it. He worked out the capital cost on the basis of 
the £60 per 1,000 units sold which corresponded to the 20 per cent. 
load factor for power. This at +4 per cent. for interest, and 14 per cent. 
for provision for terminal drop, came to a charge of ‘864d. per unit sold, 
and that being constant during the 30 years as they had taken it at 
the estimated average cost, was added in the last column but one 
of his table to the total cost per unit. In the next column they 
had dealt with the estimated demand for power, and without any 
relation to price they had estimated that 3,000,000 units for power 
would be the most that could be sold ia Marylebone. That ho 
should say was the estimate of the Borough Council. Personally, 
he thought that if they had a low price corresponding to the 1łd. 
or 1d. of other authorities in 30 yeare, it would be reasonable to 
suppose that they could rell sometbing like 3,000,000 units, but it 
being a residential and not industrial district, be did not think 
more should be allowed. 

The Umpire said he took it from tbe table that the total cost per 
unit column showed, with the exception of one or two years, that 
the total cost per unit always exceeded the prices proposed to be 
charged by the company. 

Mr. Cripps, K.C.: That is their view. 

Mr. Cane (to witness): I understand you to вау, nst that po 
company can cell power at a profit, but that under the peculiar 


-circumstances of this company in respect to capital charges, 


уоп do not anticipate they can ?—They can sell power at а 
profit if tbey fairly debit to the power supply the capital required 
for power. 

Witness proceeded to criticise the valuation of the company of 

their plant. He was aware it was a part of the case of the local 
authority that tbe company were bound by their agreement to bave 
a self-contained rystem in Marylebone, and he knew it would be 
ttated by Mr. Ferranti that the company's stations were as full of 
plant as they could be. He thought that was an accurate state- 
ment, for tbey were crowded up with small plant. 
_ Mr. Cane: Would there have been any pbysical impossibility in 
installing plant at these stations sufficient to meet our demands ?— 
I think not, if you took out the present wasteful plan —I mean 
wasteful in the sense of occupying a large floor space. You can get 
sufficient plant to carry on the business in Marylebone at some ir- 
convenience, Ido notthink it is anything an engineer would be 
proud of, but it is possible. 

In cross-examination by Mr. Cripps, Witr ess admitted that in his 
valuation of plant in 10 years he bad written off for boilers which 
bad been properly renewed as regarded their tubes 73 per cent. of 
their value. 

Mr. Cripps: Have you ever done such a thing in your life except 
for the purposes of this valuation, or heard of such a thing ?—I 
think that is the usual rate of depreciation in estimating the value 
of a boiler. 

Then you s&y in another five years these boilers will be unfit for 
use ?—I do not think you will use them. | 

Do you вау in five years these boilers, with properly renewed 
tubes, will be useless ?— You will have taken them out to replace 
them by bigger ones. They do not wear out or disappear, but they 
become unsuitable for your business. | 

In сговє-ехатшїпа{їоп` as to further figures in his estimates, 
Witness raid he had taken the alternators at half the original cost, 


the alternators being practically scrapped, and he had assumed as 
the value of the turbos to the company one-third of the 
original cost, owing to its being an obsolete, wasteful design. 

In other words as regards boilers. Though the depreciation is 
not calculated on the same year, and to on, what you consider is 
that, in that the turbc-alternators in your opinion are of a wasteful 
design, they would have to be renewed, and an alternative method 
to be introduced by the company, and so you have valued them ? 
ws He had dealt with the steam pipes in the same way. as the 

ilers. | | 

Mr. Cripps: The result of applying that principleis to make your 
capital at the present time, including preliminary expenses, and so 
on, £180,000 ?—Yes. That principle which you emphasise applies, 
I believe, only to the steam generating plant. The mainsare valued 
on the ordinary depreciation rates. 

Whereas your figure on your principle works out at £180,000, the 
figure at which this plant stands in our books is £505,000 ?— That 
includes buildings and sites. 

Yes, I beg your pardon. Excluding these items, and merely 
taking the same items you include, I am told our figure is £373,000. 
Your view is that the company, keeping the accounts in the ordi- 
nary way, have their capital account as regards their plant and so 
on, twice what it ought to be, or rather more ?—The capital cost to 
the company bad been very nearly twice the value of the apparatus 
and materials I saw at Marylebone. Whether the whole of the 
apparatus, which cost £360,000, is in my valuation, I do not 

now. 

Examined on the question of the cost of supplying power, witness 
raid that at Brighton the supply for power purposes was charged at 
the same price as for lighting. They charged 7d. for the first hour 
and ld. afterwards. To a 10-bour user that came to 16d. They 
supplied for power purposes in коте cases at 17d. That was no loss 
to them, but just bare cost, including capital. 


. To be continued.) 


A STUDY OF POWER GAS. 


UNDEB the above title the Engineering Magazine in its Review of 
the Engineering Press” gives some extracts from a paper on “The 
Generation of Motive Power in Interpal-Combustion Engines and 
the Utilisation of Waste Furnace Gases," forming the second con- 
tribution on the subject by M. Lencauchez to the Société des 
Inge aieurs Civils de France. 

Among the advantages claimed for the use of gaseous fuel are 
material economy, cleanliness, freedom from smoke, and general 
convenience. It is also pointed out that fuels altogether unsuited 
for steam-making may be utilised in the gas producer. 

M. Lencauchez reviews the development of the gas producer, 
showing that while there is no fundamental difference in principle 
between the more recent producers and the earlier ones, the im- 
provements which bave been made are important ones, affecting both 
the mcre convenient operation of the apparatus and the utilisa- 
tion of valuable by-products. When only air is employed for the 
partial combustion of the fuel in the producer, the combustible 
portion of the gas consists of carbonic oxide gas with only a very 
small proportion cf hydrogen, and the gas has a thermal value of 
about 100 B.Tb.U. per cub. ft. 

When water vapour or steam is added to the air supply, the gas 
contains a higher proportion of bydrogeo, and has a thermal value 
of from 130 to 150 B. Th. U. per cub. ft., while gcod water gas gives 
about 300 B.Th.U. 

The most striking point in M. Lencauchez's paper is perhaps the 
following:—''So far as thermal economy goes, it has been found 
that with properly constructed engines the efficiency with very lean 
gas is as high, if not bigher than with the richer gas, but naturally 
a larger engine is required to produce a given amount cf power.’ 
In this connection we may point out that a certain engine gave 
80 н.р. with ccal gas, and 67 HP. with blast furnace gas, or a 
difference cf only 16 per cert., while the thermal values of the two 
gases were about 600 for the fcrmer gas, and 120 for the latter. 

Discussing the various forms of producers, M. Lencauchez refers 
to the difficulty found in the removal of the incombustible portion 
of the fuel, and points oat that in the blast furnace this is done by 
means of a flux, thus removing the eartby matter in a liquid form. 
In regard to the use of blast furnace gas in gas engines, the same 
writer rays that the removal of dust constitutes the most important 
factor, and describes ceveral arrangements for scrubbing and wash- 
ingthe gas. His statement that “in some instances no purification 
is necessary " is somewhat misleading, though it has been adopted 
by many writers. 

Blast furnace gas as it leaves the furrace top is in a highly-heated 
condition, besides being cbarged with water vapour and dust, and 
in this state it cannot be successfully applied to the cylinder of an 

internal combustion engine, for obvious reasons. Where it has been 
said to be employed without purification, it has been subject to the 

sage through the usual “ Апа} catchers," and the cooling effect 
therefore purifying) of considerable lengths of tubing, from 100 to 

200 yards; the dust catchers and tubing constituting a crude form 
of purifier. 
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NEW PATENTS, 1902. 


Cempiled expressly for this journal by W. P. Thompson & Co., Electrica] Patent 
Agents, 822, High Holborn, London, W.C., and at Liverpool, to whom all 
inquiries should be addressed. 


22.192. ‘Improvements in electrically-lit signtoards and the like." G. RUTH. 
October 13th. 


22,233. “ Eleotrothermic diffusers." F. DE Mane. October 13th. (Complete.) 


22,038, “New form of cylindrical accumulator blocks." W. OSTERMANN. 
(S. Raudnitg, Austria) October 13th. 


22.219. An improved method of and apparatus for the production of bigh 
frequency electric currents.“ R. Schanr. October 13th, (Complete.) 

22,255. “Improvements in electric ignition devices for explosion engines." 
K. von Drecrerand R, FRIEDLANDER. October 13 ћ. (Complete.) 


22,761. Improvements relating to the method of and apparatus for armour- 
ing electric cables and the like.” E. T, GREENFIELD., October 13th. (Complete.) 
22.202 “Improvements in electrica) conducting systems." I. H. HEGNER. 
Octo: er 18th. 
22,20 "Improvements in and relating tithe electriflca:ion of long-di-tance 


wats, generally known as railways, ard aiso to the electritication of street and 
road tramways.” J. F. Вмітн. October lth. 


22,290. An improvement in or relating to trol'ey wire ears employed in 
connection with the overhead зу: tem of electric traction.“ J. WILKINSON. 
October Lith. 


22.296. Improved method of and means for cooling armatures and other 
parts of motors or dynamos.“ M. Kuni. October Mth. 

22313. “The Massey Automatic Electric Signal,’ for tramways or railways.“ 
J. Massey, October lith. 

22,334. “Improvements relating to sparking pluga for the electrical ignition 
apparatus of explosion engines, particularly applicable for vse in connection 
w.th motor road vehicles," A. Fonp. October Hth.. 

22,336. “Improvements in electrical s‘gnalliny &ppaiatus for transmitting 


orders or s'znals from one remote point to another.” A. F. Hass. October 
lath. (Complete.) 


22,344. "Improverrents in coin-freed clectricity vending machines." F. H. 
Urry and W. Натоох. October 14th. 


22.316. “An improved apparatus for indicating the presence of leaks on 
electric circuits." R.J.Borr. October lith. 

22,352. ‘Improvements relating to apparatus for locating breaksand f rounds 
in electric circuits or for comparing the resistance of one circuit with that of 
another." M.J. Myers. October lith. Complete.) 

22,356. ‘* Improvements in retarding devices for use in connection with 
e'ectrical measuring and like instroments.” А. O. BENECKE. October ] 4th. 
(Complete.) 


22,100. *' An improved electric lamp for use on cycles, motor cars, and other 
vehicles." R. SINcLAIR. October 15th. 


¢2,421.. ' Improvements in electric switches." C. M. Dorman and R. A. 
SoitH. October 15th. (Complete.) 


22.4126. ''Galvanie double battery." Н. Brey. October 15th. 


22.703. “Improvement іа electric and other tramcars." Ј. А. DE Macero,. 
October 16th. 


22,705. "Improvements relating to electrical interrupters or make-snd-break 
devices for induction coils, and for producing electrical discharges," Ы. E. 
BarTLETT, October 16th. 


22,582. "Improvements in incandescent lamps.” J. J. Roox EY. October 
16th. (Complete.) 


£2,551. “Improved electric signalling system." C. W. Mitts and W. W. 
PipriNeo ros. October 16th. (Complete.) 


22,555. "Improvements relating to electric insulating material.” 1. 8. 
McDetGALL. October 16th. 


22,556. "Improvements relating to electric insulating fabrics." I. B. 
Me Dot, ALL. October 16th. 


22,70. Improved methcd of protecting electric cables.” Drake AND 
GO HAM, LTD. October 17th. 


22.615. "Improvements in insulated ccnnections for electric cables.” 
L. W. TE Grave. October 17th. (Complete.) 


22,19. „Impreved method of and appliances for operating trolley line and 
ot ler switches." P. H. Dawe. October 17th. 


2.657. Improved meane for applying electricity to the human body.“ 
J. W. Gigs. October 18th. 


22,675. Ап improvement in electric trolley heads with a wire finc ing 
apparatus attached,” J. T. CuEnRY and E. H. CLive.. October 18tb. 

22.676. Ап improved bouse fuse box.” C. Н. NAYLOR. October ЇЧ. 

22,05. In proved electric motor car." H. W. HELLMANN. October leth. 


22.715. Improvements in апі conncct:d with alternate current motors.” 
V. A. Exxs. October 18th. 


22,724. An improvement in electro-magnets." С. HOLLING WORT. 
October 18th. 


22,732. Improvements in and relating to electric witches.” A. P. Zant. 
October 18th. 


22.750. * Improvements relating to electric illuminating devices, chiefly 
designed for use in connection with signs or the like on tramway and other 


vehicles." H. H. Laker. (Reversible Electric Car Sign Co., United States.) 


October 18th. (Complete.) 


22.751. '*Improvements relating to clectric illuminating devices, chiefly 
designed for use in connection with signs or tbe like on tramway and other 
vehicles." Н. Н. Lake. (Reversible Electrio Car Sign Co., United states.) 
October ISth. (Complete.) 


PUBLISHED SPECIFICATIONS, 1900. 


Co лез of any of these Specifica'ions may be obtained of Messrs. W. P. Thompson 
and Co., 322, High Holborn, W.C.,and at Liverpool, price, post free, 9d. 
(in stamps). 


15,901. “ Improvements in means for producing jacquard cards, or for 
operating the lifting wires of jacquard looms.” C. Junge. (Communicatcd.) 
Dated August 25th, 1900. 1 claim. 


15,925. ''Improvements in electric arc lamps." H. Bremer. Dated August 
27th, 1900. 6 claims. 

15995. ‘Improvements in systems of electrical distribution." British 
Thomson-Houston Co. (Communi: ated.) Dated August th, 1500. 9 claims. 

15,94, “Improvements in wireless telegrephy" С. E. Wilson. Dated 
Auzust 24th, 1900. 8 claims. 

15,318. “Improvements in automotor trolleys for electric current." P. B. L. 
Lombard-Gerin. Dated August ?8tb, 1900. 2 claims. 

15,332. "Improvements in apparatus for stopping, starting, and rcvcrsing 
electric motors.” W. L. Wise. Dated August 28th, 1900, 2 claims. 


15,363. “Improvements relating to the electro-deposition of metals upon 
articles of china, earthenware, and the like." G. Cooke and J. Parr. Dated 
August 29th, 1900. 2 claims, 


15,318. “Improvements in menos for generating or converting alternating 
electric currents.” British Thomson-Houston Co. (Commanicated.) Dated 
August 29th, 1900. 16 claims. 


15,879. “Improvements in regulating dynamo-electric machines.“ British 
Thomson-Houston Co. (Communicated.) ted August 20th, 1900. 28 claims. 


15,380. “Improvements in systems of electrical distribution." British 
Thomson-Houston Co. (Communicated.) Da ed August 29th, 1906. 16 claims. 


t 15,881. “Improvements in thermal electric cut-outs.” British Thomson- 
Houston Co, (Communicated.) Dated August 29th, 19(0. 10 claims. 


15,882. *“ Improvements in systems of electrical distribution." British 
Thomson-Houston Co. (Communicated.) Dated August 29th, 1900. 6 claims. 


15,419. “Improvements relating to the supply of current to electric 


vehicles by inductive means.“ R. Haddan. (Communicated. Dated August 
20th, 190*. 2 claims. 


15,470. Process of forming metallic electrode plates." A. J. Bou't. (Com- 
municated.) Dated August 30th, 1900. 1 claim. 


15,478. "Process for the forming of electrodes." A. J. Boult. (Communi- 
cated.) Dated August 80th, 1900. 2 claims. 


15,534. “ A method of and means for lining wheel hubs, bearings and the 
like.“ A. Reichwald. (Communicated.) Dated August 3186, 1900. 2 claims. 


15,791. Improvements in electrical driving apparatus and in electric 
meters combined therewith.“ A. J. Boult. (Communicated.) Dated Sep- 
tember Ist, 1900. 4 claims. 


15,642. © Relates to holders for incandescent lamps." L. J. P. Hollub. Dated 
September 8rd, 19.0. : 


15 650. *Improvementsin or relating to electric motor wheels." R.C. Sayer. 
Da‘ed September 4th, 1900. 2 claims. 


15,7310. “Improvements relating to electri’ storage battèries.“ H. H. Lake. 
(W. R. Bowker, U.S.A.) Dated September 4th, 1900. 4 claims. 


15,717. “ Improvements relating to electric railways working on the closed 
conduit system.” L. Dion. Dated September 4th, 1900. 6 claims. 


15,718. “Improvements relating to the preparation of conducting material 
chietly designed for the manufacture of brushes for dynamo-electric machines.” 
H. H. Lake. (J. B. Pay, U. S. A.) Dated September 4th, 1900. 21 claims. 


15,721. “Improvements relating to telephose systems.” H.-T. Cedergren. 
Dated September 4th, 1900. 6 claims. 


15,730. “ Ап improved material or com position, suitable for use as an electric 
cement and insulator.” A. Matheson. Dated September 4th, 1900. 8 claims. 


15,748. “Improvements in or relating to electrio switches, fuse and other 
Apparatus in which destructive electric arcs are liable to be formed.” G. W 
Partridge. Dated September 4th, 1900. 6 claims. 


15,752. "Improvements in and relating to electrolierz, pendant and fittings 


or connections therefor.” H. Hirst and G. H. Ide. Dated September 4th, 1900. 
1 claim. 


15,774. “ Ап improved electrical signalling apparatus for fire alarm and other 
purposes." W. Clar. Dated September 6th, 1900. 8 claims. 


15,864. “Improvements in and relating to street lamps and fittings ee 


incandescent lamps.“ W. C. Hawtayne, Dated Eeptember 6tb, 1900. 
claims, 


15,870. “Improvements in apparatus for producing electric waves." T.J. 
Ricaldoni. Dated September 6th, 1900. 3 claims. 


15,871. “Improvements in means or apparatus for controlling electrically- 
driven lifts, hoists, cranes, pumps, or air compressors and for analogous pur- 
poses." J. Bjornstad. Dated September 6th, 1900. 4 claims, 


15,588. ''Improvements relating to the method of suspeniing the moving 
parts of an electric integrating meter or other instrument.“ J. C. Fell. Dated 
Feptember 6th, 1900. 6 claims. 


15,890. “Improvements in electric cable connectors.” B. Beeton and M. 
Barr. Dated September 7th, 1900. 8 claims. 


15,918. "Improvements in electrical phase transformation." British Thom- 
son-Houston Co. (Commuuicated.) Dated September "th, 1900. 3 claims. 


15,919. ‘Improvements in electric rotary transforming apparatus.“ British 
Thomson-Houston Co. (Communicated.) Dated September "th, 1900. 8 
claims. 

15,920. Improvements in electric furnaces.” British Thomson-Houston 
Co. (Communicated ) Dated September 7th, 1900. 6 claims. 


15,9921. ‘‘ Improvements in electric cut-outs.” British Thomson-Houston 
Co. Dated September 7th, 1900. 9 claims. 


15.951. An automatic switch for groups of transformers with members of 
various capacity." A. Schlatter. Dated September 7th, 1900. 1 cleim. 


15,957. ‘‘ Improveinents in electric motors." C. Ccntal and P. Gasnier. 
Dated September 7th, 1900. 4 claims, 


16.010. A new or improved insulating and packing material, and a method 


of manufacturing samo." M. Raphael and L. Elias. Dated September 8th, 
1900. 4 claime. 


16,049. "Improvements in electric commutators." British Thomson-Houston 
Co. (Communicated.) Dated September 10th, 1900. 14 claims. 


16,050. * Improvements in controlling high potential electric circuits.” 


pn Thomson-Houston Co. (Comtmunicated.) Dated September 10th, 1900. 
4 claims. 


16.051. Improved means for starting alternating current motors." British 


Thoi onHouston Co. (Communicated) Dated September 10tb, 1900. 
clalme, 


16,052. “Improvements in systems of electrical distribution.” British 
Thomson-Houston Co. (Cominunicated.) Dated September 10th, 1900. 
22 claims. 

1°,081. “A device for putting into and cutting out of circuit liquid rheostats 


operated by means of compressed air.“ С, de Kando. Dated September 10th, 
19C0. 2 claims. 


16,082. '*Combined reversing switch and automatic maximum current 


interrupter for multiphase alternating current motors.” C.de Kando. Dated 
September 10th, 1900. 7 


16,117. “Improvements in signalling on railways.” F. B. Behr. Dated 
September llth, 1900. В claims. ; 


16,127, ''Improvements in and connected with dynsmo- electric machines.“ 
British Thomson-Houston Co. (Communioated.) Dated September lith, 
1990. 18 claims. | 

16,128. ‘‘Improvementi in regulating electric alternators.” British 


поа en Hoian Co. (Commnnicated.) Dated September llth, 1900. 
j claims, 


16,130. “Improvements in  bigh.potential electrin switches.” British 


Thomson-Houston Co. (Communicated) Dated September lith, 1900. 
10 claims, 


16,161. ‘‘ Improvements ia electrical measuring instruments." А. C. Heap. 
Dated September 1140, 1900. 3 claims. ` 


16,225. "Improvements in measuring electrical energy and їп apparatus 
therefor.” R. Kennedy. Dated September 12th, 1900. 6 ciaims. 


16,226. “Improvements in or relating to machinery or apparatus for covering 
electric cables, wires and other cores," I. L. Berridge and B. Kerr. Dated 
September 12th, 1900. 8 olaims. 


16,248. ''Improvements in electric wall or floor coupling sockets." G. A. С. 
Kent and B. G. Stewart. Dated September 12th, 1900. 8 claims. 


16,290. ‘ Improvements in aod connected with electric circuits for the trans- 


mission of energy by variable currents.” G. A. Campbell. Dated September 
13th, 1900. 10 claims. 


16,291. '' An electro-magnetic regulator of the admission valves of gas or oil 


mokora,” С. D. Abel. (Communicated.)  Dated' September 18th, 1%0. 2 
claims. 
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No. 1,302. 


ELECTRIC TRACTION ON RAILWAYS. 


"WE have frequently in the past had occasion to discuss the 

important question of the conversion of our railways from 
steam to electric traction, and the position which we have 
always taken up is that there is a very wide field for electric 
traction in railway work, and one which is probably larger 
in England than in any other country in the world. This 
consists in the application of electric traction to our suburban 
lines around our big towns, and in crowded districts, such as 
exist in the North of England. | 

The conditions that obtain in this country are quite 
different, from those which are met, with on the other side of 
the Atlantic. 1n America there is practically no speed limit 
imposed, nor any equivalent of our Board of Trade to regulate 
the methods to be adopted, and, as a consequence, the tram- 
ways have, to a large extent, practically absorbed all 
the suburban passengers, leaving the railway companies 
nothing but long-distance passenger traffic. In this country 
matters are different, and the railway companies by electrifying 
their lines, will be able not only to hold their suburban traffic, 
but to greatly increase it. We think that if our railways are 
electrified, and sufficient terminal facilities are available, 
passengers will always travel distances exceeding four or 
five miles by а railway in preference to а tramway. It is a 
well-known fact that many railways consider their suburban 
traffic a nuisance, and would like to do away with it entirely, 
as it is not so remunerative as their long-distance traffic, 
and, in many instances, so encumbers their statione and 
approaches as to cause serious delays to their main line 
trains. In such cases it might be argued that it would be 
to the advantage of the railway company to give up the 
suburban service entirely, and only continue the main-line 
trains. Unfortunately, the capital invested in the lines, 
stations, &c., which are only used or required for suburban 
traffic, is во great that no company can afford to write it off. 
This being the case, they must turn to electrification as the | 
only remedy, as otherwise the traffic wil be greatly 
diminished, owing to the network of tubes and tramways 
which are now under construction, authorised, or being 
promoted. 

Since the time of the now famous arbitration between the 
Metropolitan District and the Metropolitan Railways, and 
notwithstanding the fact that authorities like Major Cardew 
and Sir William Preece so strongly favoured the adoption of 
a polyphase system, we have always maintained that the direct 
current series-wound motor is the only one that can be 
seriously considered for the work which is required on our 
suburban lines, and that, owing to the enormous traffic and 
frequent service, there is no difficulty in economically 
installing it. 

We now return to the subject in consequence of the pro- 
posed application of alternating currents for electric traction 
purposes in America, as set forth in the paper read d Mr. 
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Lamme before the September meeting of the American 
Institution of Electrical Engineers, of which an abstract: 
was published in our issues of October 24th and 31st. 

The experiment is being carried out by the Westinghouse 
Co. on about 45 miles of track, and will be watched with. 
great interest by all engineers ; but even should it be suc- 
cessful, it will not necessarily show that the alternating 
&ystem is the correct one for oür suburban railways, as the 
line being equipped in America is practically a long-distance 
line. 


It may be that a single-phase alternating-current motor 


will some day be designed to satisfactorily fulfil all the con- 
ditions required by railway work, but we are disposed to 
agree with Mr. Steinmetz in the remarks which he made in 
the discussion which followed Mr. Lamme's paper, to the 
effect that alternating-current traction will only come into 
practical use when a single-phase motor is made to start 
with a maximum torque, the torque decreasing with increase 
of speed, | 

We will not here discuss the details of Mr. Lamme's 
suggestions ; suffice it to say, that of all the alternating 
current systems suggested up to the present this certainly is 
the most promising, being the most simple. 

As frequently stated, we do not wish to be thought 
adverse.to the adoption of electric traction on main line 
railways, or to bar the path of progress. We would impress 
upon railway companies, as we have done so often, the 
necessity of taking immediate steps to electrically equip 
their suburban lines, which they will have to do unless they 
are prepared to entirely give up the suburban traffic and 
write off all the capital invested in the lines amd stations 
which have been built for this purpose only. 

While we are perfectly prepared to give all credit to 
Messrs. Mordey and Jenkin for having so carefully considered 
the use of alternating current motors in connection 
with traction work, at the same time we hold that 
papers of the description read by them do ` more 
harm than good. We think that such suggestions 
in connection with operating main-line railways electrically, 
coming from such a quarter, are to be discouraged, as they 
only tend to cause one of two great evils—either to 
encourage unprincipled promoters, and to give weight to 
their plausible arguments in favour of long-distance lines, 
and thus enable them to obtain money from the ignorant 
public for schemes which are hardly likely to be successful ; 
or else to furnish. excuses to the chairmen and fossilised 
directors of railway companies, for putting off the day 
of electrification, and enable them to persuade their share- 
holders that electricity is so much in its infancy that they 
dare not adopt it. 2 


N 


— MÀ Mr. Ахоккм CARNEGIE, LL.D., has 
Industrial and Intel- taken the opportunity afforded him by 
lectual Supremacy. Jig recent installation as Rector of St. 
Andrews University to give us his opinion as to the result of 
the present struggle for the industrial supremacy of the 
world. For two chief reasons the land of his adoption 
must eventually become supreme in industry ; in comparison 
with the United Kingdom, or indeed, with the whole of 
Europe excepting Russia, the United States is (Mr. 
Carnegie would clearly prefer the singular verb) so vast in 
extent and so free from wars and rumours of wars. Inas- 


by the Public Libraries Act. 


much as home commerce is the “true king” or basis of 
industrial ascendency, while foreign commerce is but “a 
braggart always in evidence, the United States must come 


ever more to the front, for it is still relatively undeveloped 


and sparsely populated, whereas Europe (again excepting 
Russia), and particularly Great Britain, have already been 
more completely opened up and even suffer from a sarplus 
of population. There is no doubt much truth in this; 
more truth than is pleasing to a European’s pride. And 
yet the subjects of King Edward VII. have colonies and 
dependencies almost unexplored and wholly devoid of 
civilised population ; maybe these territories contain coal, 
iron ore, &c., which will outlast the deposite of the States ; 
maybe they will one day provide us with food, and leave us 
no longer at the mercy of “ American " and Argentine 
cattle breeders, of Russian growers of wheat. Inevitably 
the States must retain the great advantage of its isolated 
geographical position, for it has practically no frontiers to 
guard day and night with a costly army, and no narrow 
seas to patrol with an equally expensive fleet. Mr. Carnegie 
boldly gives us the alternatives ; universal disarmament, or 
the position of satellites to the American sun. Perhaps 
these are not true alternatives—there may be a third course 
for us of Europe—but if the States does actually become 
the hub of the universe, it will acquire that position by 
right of size and activity, for it is even now a * combine " 


of 45 States, some larger of themselves than the whole 


United Kingdom. 

Having thus relegated us to a subordinate place in 
material affairs, Mr. Carnegie offers the land of his birth, in 
conjunction, we hope, with its “ predominant partner,” the 
position of intellectual supremacy. The States is to 
produce the Rockefellers, the Carnegies, the Pierpont 
Morgans; we are to breed the Shakespeares, the Gibbons, 
the Faradays. It is, as the Rector of St. Andrews says, a 
higber, nobler function; but it is one which will not appeal 
to the denizens of Lombard Street, for our acceptance of 
the'duty might seriously affect our income-tax returns. As 
intellectual supremacy must depend to a very large extent 
upon pre-eminence in education, Mr. Carnegie wishes to 
все the facilities for education in this country cheapened and 
widened ; and not contenting himself with pious aspirations, 
he has contributed of his substance, munificently, if not 
always quite judiciously, to the aims he has at heart, The 
shape his benefactions have taken in England is mainly 
that of providing the capital necessary for the establishment 
of free libraries, the proffered gift being dependent upon the 
willingness of the ratepayers in the locality selected to tax 
themselves permanently to the maximum extent permitted 
A public library is perhaps 
not the very best educational establishment which can be 
erected for a given large sum of money; but it is always of 
enormous value to the district. The librarians will state, 
and the visitor’s eye will show, that the good technical 
journals and the best books of reference are not neglected 
for the sake of vapid illustrated magazines and ephemeral 
novels in such reading rooms ; but were the latter the only 
material provided or utilised, free libraries, open till late in the 
evening, are one of the best methods yet discovered for 
combating. among the working classes, whose homes are 
dreary and uncomfortable, the attractions of that terrible 


curse of modern life—the saloon bar of the gorgeous gin- 


palace. 


Electrical Eng- No man is more concerned than the 
neers and Boiler electrical engineer in the economical use of 
келе fuel, which represents, as а rule, over 50 

per cent. of the actual generating costs. One would 
naturally suppose, therefore, that the use of this coal in the 
boilers of electricity supply works would be carried out under 
the conditions which yield a maximum efficiency, und that 
all modern boiler plants would be designed and worked on 
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scientific principles; but those who have visited many 
electric lighting stations will know that the scientific 
management of boiler plants is not specially characteristic of 
the modern electrical engineer. As long as sufficient steam 
is raised to keep the machinery running, and smoke prose- 
cutions are avoided, the electrical engineer is satisfied. 

If steam fails, or smoke prosecutions have to be met, the 
blame is always laid on the fuel ; and the usual plan is to 
fall back upon South Wales anthracite until the troublesome 
days are past. 

Mr. Booth showed, in his B.A. paper, that cheaper fuels 
than anthracite can be burned without smoke, with due 
regard to economy in steam raising, even in water-tube 
boilers. when these are properly designed. It is obvious that 
fuels containing 30 to 35 per cent. of volatile hydrocarbons, 
will demand other conditions for complete combustion than 


fuels containing only 10 per cent. of volatile products. Yet; 


engineers and boiler makers have been ignoring this fact for 
years, and have been building and erecting boilers without 
the slightest regard to the type of fuel which they will be 
required to consume. The result is, that when bituminous 
fuels are burned in these boilers, either smoke results, or the 
smoke is avoided by the use of excessive draught. 

The connection between waste of fuel and excessive 
draught has not been sufficiently recognised. The waste 


gases passing from the boilers carry a large proportion of 
the heat of the fuel away with them, and complete com- 


. bustion in the furnace, without undue access of air, can only 


be réalised with certainty when the waste flue-gases are 
regularly tested to ascertain the percentage of carbon dioxide 
contained in them. Good work demands 14 per cent. of 
00,; 8 per cent. of this gas represents 2°36 times the 
requisite amount of air, and a loss of heat equivalent to 10 
per cent, of the fuel used. Even when economisers are used, 
the loss with chimney gases containing only 8 per cent. of 
CO,, may amount to 5 per cent. of the coal burned in the 
furnaces of the boilers. . 

These figures show that boiler plants deserve more 
attention from electrical engineers than they have been in 
the habit of giving to this department of their works. The 
engineer of one of the finest generating plants in the 
country recently stated that he would be satisfied if his 
boilers were evaporating 8 lbs. of water per lb. of fuel, or 
75 per cent. of the maximum attainable under the best con- 
ditions, Such satisfaction with results 25 per cent. below 
the best possible, is, we are afraid, much too common at the 
present time amongst British electrical engineers. 


More THE presidential address delivered by 

about Education. Mr. J, Tweedy to the North-East Coast, 
Institution of Engineers and Shipbuilders on October 24th 
last, was naturally taken up for the most part with a dis- 


. cussion of subjects in which we are not specially interested; 


but in one portion of his paper, the author made some use- 
ful remarks upon the subject of education. Mr. Tweedy 
points out that a good workman may be inferior as a man 
to а bad workman, for to live sensibly and rationally is a 
more abstract and difficult matter than to turn a sbaft or 
plate a ship. Therefore, although proper technical education 
18 necessary, a good general education is far more necessary, 
since everybody must read, and ought to have the power of 
enjoying good books, while only some of us need to study 
engineering. There is an education question in Germany, 
similar and opposite to that which is agitated here. The 
fault of the Englishman is to neglect theory for practice ; 
the fanlt of the German is to despise everything but theory. 
A Prussian State engineer at 30 years of age may have only 
Just passed bis final examination. “The practical solution 
of most of the technical problems of life must, in the future 
as in the past, be the work, not of pure mathematicians or 
other theorists, but of scientifically-trained, practical men ; 
and the technical instruction of such men, to be really effec- 
tive, must be conducted by scientific practical men, who 
have, in addition, specialised for teaching.” | 
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THE PURIFICATION OF THE ATMOSPHERE 
BY OZONE. 


By ERNEST T. WILLIAMS. 


Ir has long been known that ozone has valuable purifying 
properties, but up to the present little seems to have been 
done to make use of this knowledge, and to manufacture 
ozone on a commercial scale. Now, however, this matter is 
being taken up through the patents of Mr. J. Harris, and a 
description of the apparatus may be of interest. Ozone is 
an allotropic form of oxygen; it is denser, has more active 
chemical properties, is slightly soluble in water, and has a 
characteristic smell. | 

Ozone may be generated by passing electric sparks through 
oxygen; this knowledge ів not new, for as early as 1785 it 
was known that the passage of electric. sparks through 


air was accompanied by a peculiar smell, and in comparing 
lightning; and electricity, Franklin noticed that both when 
discharged gave what he termed a “sulphurous smell." In 
1840 Schónbein noticed this cbaracteristic smell was the 
same as that given by electrolytic oxygen. : 

Now we are aware that existing in the atmosphere with 
other impurities there is volatile organic matter which is 
detrimental to health. One becomes aware of such organic 
putrescent substances when entering a crowded room from 
the fresh air. С 

The presence of ozone means instant death to these sub- 
Stances, and to the insidious microbe of which medical 
science has of late learned so much. What is known as the 


Fia. 2. 


clearing of the air after a thunderstorm is due to the ozone 
that has been formed through the lightning discharges. It 
is well known in the country that the plague of blight or fly 
which attacks the crops, is cured by a violent thunderstorm. 

One can understand then that for purifying the vitiated 
atmosphere of crowded rooms and buildings, and for the 
sterilization of water, &c., ozone produced on a commercial 
scale is invaluable, Fig. 1 is an illustration of apparatus 
designed for this purpose, and fig. 3 is a photograph of the 
actual exhibit in Manchester by the Atmospheric Electrical 
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Purification Oo., Ltd., at their offices; this is capable of 
dealing with a volume of 60,000 cub. ft, in ten minutes, 
i. 6, it will purify the vitiated atmosphere of a room of that 
capacity in the time stated. Fig. 2 is a diagrammatic 
sketch of the apparatus. Current is taken from any avail- 
able source and passed’ into a small motor-generator or 
Ruhmkorff's coil, 6; from this it is taken as a high voltage 
high frequency current to a special transformer of the 
„Tesla type F, where it is transformed to a very high 
pressure. From here it passes to the metal screens D and E, 
sparking across from one to the other at a thousand pointe 


with a brush discharge. These screens are fixed in a closed 
box H, at one end of which is an ordinary electric fan А, the 
other end being left open, or closed when a pipe conduit 
system is used as shown at J and K. 

The action is as follows :—Current is switched on to the 
transforming apparatus and an electric discharge continues 
to pass between the two metal screens. The fan is then 
switched on, and this draws in the air and discharges it into 
the conduit K, or the open atmosphere; in passing, the air 
comes into contact with the electric discharge between the 
screens, where ozone is formed which immediately kills any 
organic matter that may be present, and pure air mixed with 
ozone passes along the conduit to the point for ventilation. 

During a recent test of the apparatus at which the writer 
was present, immediately the current was switched on the 
presence of ozone was apparent from its invigorating smell. 

It is beyond the purpose of this article to describe the 
numerous applications for commercial ozone, but its chief 
field will be for ventilation—ventilation not by strong 
draughts of so-called fresh air, but by the purification of the 
existing atmosphere. The company is only of recent 
formation, but already it has received evidences of success, 
A trial of the apparatus was made in the dining hall of the 
Manchester, Ltd., restaurant, on the occasion of the meeting 
of the Medical Congress; and in the writer's possession are 
copies of letters from the officials of the Beaver” line of 
steamers, who have made testa of the apparatus on the 
steerage decks of the ss. Lake Simcoe, with every success. 

It would be impossible as yet to say if this system will meet 
all the requirements of efficient ventilation, but some good 
will be done if it only goes some little way in helping to 
solve that much misunderstood problem. 

The members of the profession will be glad to see that 
electricity is again finding a field for usefulness, and will 
await farther developments with interest. 


Chester, — On 30th ult. a L.G.B. inquiry was held 
re the T.C.'s application for a £5,924 loan for purposes connected 
with the supply of energy for tramways. 


ELECTRIC RAILWAYS IN GERMANY. 


THE REDUCTION OF VIBRATION AND NOISE. STORAGE 
BATTERY Cars FOR LOCAL STEAM LINES. 


THE overhead electric railway in Berlin, the first section of 

which was opened to traffic several months ago, has formed 

the subject of many complaints on the part of the public, 

in consequence of the noise made by the running of the 

trains, and the operating company has therefore been induced 

to undertake a series of experiments with the object of 

minimising the evil arising from this cause. So far, how- 

ever, as they have proceeded, the experimenta have not led to 
a definite conclusion on the matter, but at the request of the 
police authorities, who have been largely instrumental in 
endeavouring to secure an abatement of the nuisance, a pre- 
liminary report bas been issued, dealing with the measures 
which have already been taken in this direction. It appears, 
in the first place, that layers of felt were placed between the 
rails and the sleepers for a length of 1,000 metres, but this 
step has not fulfilled expectations, as the sound-deadening 
effect thereby produced was only very slight. Secondly, in 
place of the wooden transverse sleepers, iron girders, filled 
with sand, and closed by & cover, were laid down on another 
part of the railway. It was hoped that the hollow space 
filled with sand would take up the vibration and shocks, and 
thus suppress the noise. Tests made in this manner on a 
small scale away from the railway, had previously yielded 
tolerably satisfactory results, but a definite opinion on the 
subject of the present efforts which are being made on a 
large scale cannot yet be formed. In the third place, trials 
are being made of longitudinal wooden sleepers, instead of 
cross sleepers; fourthly, tests are being carried out in the 
direction of surrounding the base of the rail with lead ; and 
fifthly, by arranging lead plates between the rails and the 
sleepers. The final experiment consists in lining the car 
wheels with wood. It is pro to conduct tests with 
other measures which are thought likely to yield good results, 
but the suggested remedies will naturally require a long time 
before any reliable opinion can be formed as to which is the 
best suited to the requirements of the case. 

In the meantime it is noteworthy that negotiations are 
being continued for the purpose of extending the overhead 
electric railway in question into the interior of the city. As 
bearing on this point, it should be mentioned that difficulties 
arose a short time ago between the Siemens & Halske Co.— 
which works the overhead line—and the municipal authori- 
ties in regard to the proposed underground railway Pots- 
damer Platz—Gendarmen—Spittelmarkt—Alexander Platz. 
The differences related to the question of arriving at an 
agreement as to the manner in which the elevated extension, 
apparently dipping as an underground line in this particular 
locality, should cross at the Gendarmen Markt, the projected 
inunicipal electric railway from the north to the south of the 
capital. The company has therefore prepared a fresh plan, 
which renders it possible for the stations of both railways in 
the vicinity of the Gendarmen Markt to be arranged as 
shallow stations, and not as deep level lines, one tunnel to 
pass over the other. As this proposal has now .received the 
approval of the municipal authorities, the company has 
endeavoured to meet the further wishes which have been 
expressed, by modifying the scheme for the proposed branch 
line of the overhead railway, which will now pass from the 
Spittelmarkt z % the Molkenmarkt to the Alexander Platz. 
It is expected that this route, which has been suggested 80 
as to more adequately cope with the transport requirements, 
will also be sanctioned. "The municipal scheme for the con- 
struction of an underground electric railway provides for the 
building of a line from the north of Berlin at the See 
Strasse to the south-west of the city at Schoneberg. A pro- 
ject for this purpose has been elaborated by the Berlin 
Underground Railway Construction Co., which estimates that 
the expenditure would amount to £2,800,000. This sum 
compares unfavourably with the cost of the overhead electric 
railway which amounted to £1,600,000, although the mile- 
age in each case is practically the same. 

A remarkable step is proposed to be taken by the Saxon 
State Railway Administration for the purpose of handling 
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passenger traffic on local lines during the intervals when the 
steam trains are not running, and on secondary railways 
where there is little traffic at any time of the day or evening. 
It was at first reported to be the intention of the railway 
authorities to place in service three full gauge motor cars for 
ranning on the ordinary rails—one to be a secondary 
battery car, the second a Daimler motor car, and the third 
a Serpollet steam car. This report, which was circulated at the 
beginning of August, has now been amplified by a Dresden 
correspondent, who, however, states that accumulator cars 
only are to be experimentally introduced, the innovation 
being due to the enterprise of the new Saxon Minister of 
Finance and Railways It is said that orders for the con- 
struction of the requisite number of cars have been given to 
two works by the General Railway Administration, each 
coach to becapable of accommodating 60 persons. The first 
sections of the Saxon railways to be worked by the storage 
battery cars for local traffic are those from Klotsche to 
Konigsbruck, and from Dresden to Tharandt, where the 
interval between the running of steam trains sometimes 
amounts to as much as five hours. The originators of the 
scheme, which has been discussed for a considerable time 
past, assume that the financial results will be satisfactory, 
although it is not intended to extend the application of 
accumulator cars to other parte of the Saxon railway system 
until it has been shown how the forthcoming experiment 
proves to be in everyday working. 

The Continental Co. for Electrical Enterprises, of Nurem- 


" berg—the Schuckert financial trust and the constructor of 


the Elberfeld—Barmen suspended electric railway on the 
Eugen Langen system—has elaborated a scheme for the 
establishment of a similar railway in Berlin, and details of 
the proposal have been submitted to the responsible autho- 
rities. As is tolerably well known, the existing city railway 
proceeds from east to west, but the projected suspended rail- 
way for express traffic and the transport of the masses is 
intended to be built so as to form a connection between the 
north and the south. It should, however, not be con- 
founded with the underground electric railway proposed by 
the municipal authorities as above mentioned, and which is. 
to commence in the neighbourhood of Wedding Platz and 
terminate at Schoneberg, the route being from the north to 
the south-west of the city. The suspended railway is, in 
fact, to begin at the Gesundbrunnen, and have as its 
terminus the vicinity of the circle railway station in Her- 
mann Strasse, Rixdorf. It is estimated that the cost of 
constructing the railway would amount to about £80,650 
per mile, but as all proposals for overhead ‘lines meet with 
opposition in Berlin, the realisation of the present scheme is 
a matter for the future to determine, The project has 
already been objected to by a public meeting held in the 
north of Berlin a few days ago, and a petition against it is to 
be lodged with the authorities. 

The experiments in the direction of high speed railway 
working, which were temporarily discontinued some time 
ago, have now been resumed on the military railway between 
Berlin and Zossen by the investigation company for express 
electric railways, and will be continued until the arrival of 
winter. Two new motor cars have been built for the pur- 
pose by the Allgemeine Elektricitäts Gesellschaft and the 
Siemens & Halske Co. respectively, the car made by the 
latter being materially lighter than that used in connection 
with the first experimenta made some time ago. The first 
run took place on October 18th, when visitors entered the 
À.E.G. саг at Marienfelde and travelled in the direction of 
Zosen. А stop being made, the party alighted and 
Jourcey ed in the S. and Н. car back to Lichtenrade, where 
a second descent was made in order to allow the visitors to 
Witness the cars pass each other at the high speed of from 
‘4 to 80 miles an hour. In addition to the experimental 
operation of the two cars for the purpose of completing the 


measurements made during the initial tests and amplifying - 


е data then obtained, the performances of the cars in 

uling one, two or more ordinary railway coaches are also 
being ascertained. It is not intended to attempt a higher 
spæd than 80 miles an hour until the permanent way has 
been partly reconstructed, and the Minister for Railways has 
already consented to the allocation of heavier rails for this 
purpose, 

In conclusion, it may be mentioned that the Grand Berlin 


Tramway Co, and the Berlin Charlottenburg Tramway Co. 
expect ina few days to have the last accumulator cars in 
service removed from the streete, the cars having always 
proved a source of trouble and dissatisfaction. The former 
company had been required to substitute the conduit system 
to meet local conditions in the Friedrich Wilhelm Strasse 
and on the Grosse Stern, but as considerable difficulties would 
have arisen in the execution of the work, the Minister of 
Public Works has granted permission for the introduction of 
the overhead trolley system. The Minister has also generally 
approved of a scheme of municipal electric tramways, 
althongh some modifications in the plans relating to the 
proposed routes have to be made at the request of the 
authorities, 


THE OPERATION OF ALTERNATORS IN 
PARALLEL.* 


By FRED. P. WOODBURY. 


Two alternators may be run in parallel when their voltages and 
frequencies are equal, but they must, of course, be in phase or 
synchronism when the connecting switch is closed. To ascertain the 
phase relation of machines to be thrown in parallel, synchronising 
lamps are commonly used. 

Fig. 1 shows the connections of two 2,000-volt single-phase alter- 
nators with transformers used to reduce the E.M.F. to 100 volts for 
the synchronising lamps; a and B represent the machines, c and D 
the main switches, E and F the transformers, г, the synchronising 
lamps, and Р, Р, pilot lamps. Great care must be taken to get the 
transformer connections right, otherwise the lamps may burn 


Fig. 1. 


brightly when the machines are in phase, and be dark when in 
opposition, in which case a serious accident would occur if the 
machines were thrown together. For this reason it is desirable to 
connect the transformer of one machine, say, a, temporarily to the 
bus-bar side of the main switch, as shown in the m. 

Now when both the machines are up to full speed and voltage, if 
the switch c is closed (р being open) the synchronising lamps ought. 
to begin to flicker, and the pilot lamps to burn steadily, showing 
that there are no open circuits in. the transformer connections or 
broken filaments in the lamps. Then the switch c is opened, and 
the switch D closed, when the same potential will be thrown across 
the primaries of both transformers, and a condition will exist 
similar to that when the machines are in synchronism. Therefore 
the synchronising lamps should be dark, while the pilot lamps 
burn. If this is not the case, reverse the primary leads of one 
transformer, and the synchronising lamps will be dark. Now open 
the switch p, and close c once more; the synchronising lamps will 
begin to flicker, and the switch D may be closed without accident 
when the lamps are dark. The lead wires of the transformer, E, 
should be transferred to the other side of the switch O, great care 
being taken not to reverse them in the process.. 

Fig. 2 shows the connections of transformers and synchronising 
lamps sometimes used for starting - ynchronous motors or rotary 
converters With this method of connection, however, it is neces- 
sary to have another switch to entirely open the circuit between 
the two machines, and the transformers are useless for any other 
purpose but synchronising. 


* Abstract from the American Electrician. 
t This is contrary to the usual practice in this country.— Eds. 
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In connecting two-phase generafors for parallel running, it is 
necessary to ayachronise both phases the first time the machines are 
paralleled. After they have once been “ phased up,” synchronising 
one phase is sufficient. Fig. 3 shows the connections for properly 
“ phasing up " two two-phase generators, where a and B represent 
the generators; c and р, the four-pole main switches; В, У, d, H, 
the transformers, and L, г’, the synchronising lamps. When the 
machines are running at full speed and voltage, if the switch c be 
closed the lamps will begin to flicker, showing there are mo open 
circuits in the apparatus. Then the switch c should be opened and 
р closed, in order to ascertain if all the transformers are connected 
correctly. 

Next cross any primary leads that may be necessary to make all 
the lamps dark; then open the switch D, and close the switch c, 
and the lamps L and L ought to begin to glow in unison, that is, 
attain maximum brightness at the same instant, and die out 
together. If, however, one phase is bright when the other is grow- 
ing dark, the phases are connected wrong, and the lead wires of one 


Fic. 3. 


Bus Bars Phase a a 


Bus Bars Phase b 


phase on one machine should be reversed. 
sary to test out the synchronising apparatus again as at first. After 
this is done, and all connections made correct, all the lamps will 
glow in unison, and the machines may be thrown together without 
danger. The synchronising apparatus may then be removed from 
one phase, and the leads of the remaining transformer on machine 4 
transferred to the other side of tbe switch c. 

Fig. 4 shows the connections of synchronising lamps and trans- 

formers for paralleling two three-phase machines. It is only neces- 

to proceed as in the case of the two-phase machines. If the 
lighta on both phases do not come and go simultaneously when the 
machines are running at normal voltage, reverse two leads on one 
machine and try again. The right combination will readily be 
found. Always test out the connection of the synchronising con- 
verters, a8 previously explained, after each change of the leads upon 
a machine. 

It is only, necessary to “ phase up” two of the phases and the 
third is bound to be right. After the machines have once been 
paralleled, and the leads connected permanently to the switch- 
board, synchronising one phase is sufficient, as in the case of che 
two-phase machine. 

It is sometimes impossible to bring out leads from the winding 
of an armature, and to have the number of turns in all sectors equal. 
Thua, suppose an armature for a two-phase machine had 174 turns 
on it, then taps for one phase would be brought out at the beginning 
of the Ist and end of 87th turn, and at the end of the 43га and 
130th turns for the other phase ; therefore, though the voltages of 
the phases would be equal, the side circuits would be slightly out 
of balance, their turns being respectively 43, 44, 43, 44. It is highly 

desirable to connect the high sectors in parallel, otherwise a wattless 
or idle current will always flow between the armatures. The 
voltages of the main and side circuits should be carefully measured 
before the machines are paralleled. 

The load on alternators running in parallel cannot be manipu- 
lated by varying the field strength, as in the case of the direct-cur- 
rent machine, but is dependent upon the prime mover. If a machire 
is not taking sufficient luad, the power of the engine or wa* :-wheel 
driving it must be increased, so that the machine will tend to speed 
up and take load from the other machines in the battery. 

The voltage at the terminals of all machines running in parallel 
must be equal; if the field strength of one of the machines in a 
battery is greater than that necessary to maintain its voltage under 
the load it is carrying, if it were running independently, then a 


It will then be neces- 
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lagging current will flow in the armature sufficient to demagnetiee 
the fields enough to produce a terminal voltage equal to that of the 
other machines ín the battery ; conversely, if the field excitation is 
not sufficient to produce & voltage equal to that of the other 
machines in the battery, then a leading current will flow in the 
armature, thus raising the field magnetism sufficiently to produce 
the necessary voltage at the terminals. Therefore, it is desirable 
to properly adjust the field strengths of machines running in 
parallel, particularly if they are of large size. 

The current of air that is constantly drawn through a machine 
when running deposits a large quantity of dust in the winding. 
Often this dust contains a large percentage of carbon, and it also 
furnishes a medium in which moisture may collet and thus reduce 
the insulation resistance of the machine very materially. For this 
reason the armature and field coils should be carefully blown out 
with a jet of compressed air every 10 or 12 days. 

lhe insulation between the conductors and the iron should be 
tested every time the machine is cleaned. This test shonld not be 


very severe ; 50 per cent. above the normal voltage of the machine 
is ample. 


A RECEIVER FOR ELECTRIC OSCILLA- 
TIONS.* 


By PROF. MINCHIN. 


Tun receiver consists of a small cylinder of carbon whose enda are 
supported in two loops of aluminium wire. 

An aluminium wire, about уу in. in diameter, m A B n, fig. 1, is 
bent into the shape repesented in the figure, there being two small 
loops at m and л into which the ends of a small carbon rod fit hori- 
zontally ; the length of the part a B is about 1 centimetre, but it 
may be smaller at pleasure, and this length indicates the dimensions 
of the rest. The carbon cylinder, c, has a fine platinum wire, 7, 
attached to it, and the aluminium wire А в has a platinum wire, р, 
attached. The system is put inside a small glass tube, d, the lower 
end of which contains some mercury into which the wire 4 dips, 
this mercury being also in contact with a platinum wire, о, sealed 
into this end of the tube. The wire p is sealed into the upper part 
of the tube and led cut of the tube so that it can be used as a 
terminal P for connection with the enclosed aluminium wire a в. 
Before the tube is sealed at its upper end the mercury is boiled, so 


that the tube gets filled with mercury vapour, and in this condition 
it is sealed. 


The contacts of the carbon cylinder with the aluminium loops at . 


т and л are the places where the electrical resistance of the circuit 
PpCqQ is affected by electric oscillations. The apparatus for 
receiving the waves sent out by a distant oscillator consisted of a 
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large metal plate, P, fig. 2, mounted on the top of a pole. P was 
connected to earth at к through a coil, L, of large inductance but 
small resistance, a single dry cell, c, the above-described coherer, а, 
and a telephone, T, being arranged in a side circuit, as represented 
in the figure. 

The arrangement is more sensitive than any c:Ler that I had 
previously tried; the telephone indicates every б. and dash rent 
by the oscillator. 

When the telephone was replaced by a rel: у for the purpose of 
recording а message, it was found that the coherer c did not 
sufficiently de-cohere, without tapping, to work the relay. The 
amount of de-coherence is, however, quite sufficient to affect the 
telephone without any tapping. 

Some modifications of the arrangement in fig. 1 are in course of 
construction. Оле modification consists in dispensing with the 
portion a h of the aluminium wire, and connecting the portions 
2. a and э в each to a platinum wire led out through the glass tube. 
Thus the mercury termiríal Q is dispensed with, and then there are 
two sensitive contacts, m and n, of carbon and aluminium in the 
coherer, faiiure of conductivity at either of which would affect the 
relay. Some other modifications will be described when leisure 
permits a trial of them to be made. 


* Paper read before the British Association at Belfast. 
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LEGAL. 


Bray v. THE MayoR AND Bunarsses оғ Hastag 


Iw the Chancery Division of the High Court of Justice on Thursday 
last week, Mr. Justice Buckley concluded the bearing of the case of 
the Attorney-General and John Bray against the Mayor and 
Burgesses «f Hastings, Mr. Murphy, and the Hastings Tramways 
Co., which was brought by Mr. Bray, a ratepayer, to obtain a 
declaration that an agreement of June, 1901, relating to the 
construction «f the tramways, was null and void. An injuuc- 
tion was also sought to restrain the defendants from carrying 
its provisions into effect. The action was be fore the Court last May, 
when it stood over to allow cf the addition of the Tramways Co. 
and Murphy as parties. No witnesses were called. The facts appear 
from the following judgment :— 
His LoRDsSH'P, iu giving judgment, said the plaintiff, John Bray, 
a ratepayer of the Burgh «f Hastings, sought a declaration that a 
certain agreement of June 18, 1901, was illegal ultra vires, and 
should be held null and void, and an injunction to restrain the 
defendants from carrying it into effect. The action came on for 
trial first as a non-witness action last May, and was discussed at 
considerable length, but it was impossible to decide the case as the 
record was then constituted. The agreement of June 1st, 1901, was 
an agreement made between the Hastings Tramways Co. of the first 
, the Corporation of Hastings of the second part, and Murphy 
of the tbird part, and the only defendant of the action in 
May was the Corporation of Hastings. It was impossible to 
decide that the agreement was ultra vires in the absence of the 
otber two parties to the agreement. Accordingly the action stood 
over for the purpose of adding the defendants, Murphy and the 
Tramways Co. These defendants had since been added, and the 
action came in the witness list that the defendants might have an 
opportuoity of calling witnesses if so disposed. At the prior hear- 
ing in May a long argument took place, in which it was sought to 
show that the agreement of June let, 1901, was not duly executed 
by the Corporation, and tbat it never came before the Mayor and 
aldermen, and that the seal of the Corporation had not been pro- 
perly fixed to it. That contention had now been abandoned at the 
bar. It was admitted by the plaintiffs that that agreement h»d 
been duly executed by the Corporation, and the only point to be 
determined was wbetber the agreement first executed was ultra 
vires, and was not binding. Tne sgreement in question was one 
which related to the construction of tramways at Hastings. There 
had been authorised at Hastings two systems of tramways or light 
railways. One commenced at the extreme west-end of the Marine 
Parade at St. Leonards, and ran westward to beyond Bexhill. The 
other commenced and finished at the Memorial, in Hastings itself. 
From that point it went both north-west and north-east, and these 
two lines were for a considerable circuit in the country at the back 
of the town, There was thus left between the two systems of 
tramways a hiatus, namely, the frontage of the town from the 
eastern extremity of the Bexhill line—the west end of the Marine 
to the Memorial at Hastings, a distance of 1 mile and 6 furlongs. In 
October, 1899, or for eome time previous, there were communications 
between Murphy and the Corporation into which his Lordship 
would not enfer. At a meeting of the Council beld on October 
20th, 1899, a report of the Tramways Consultative Committee was 
referred to. The result of the meeting was that the report of the 


Committee was received and adopted, and it was referred to the - 


Tramways Committee and town clerk to take all necessary steps 
for giving effect to the arrangements. Shortly stated these arrange- 
ments were of the following nature:— Murphy should promote the 
construction of a system of tramways, such as described, in 
Hastings. With regard to the portion of a circular line between 
the Borough Cemetery and Hillingdon, Murphy had an undertaking 
to inclade it in the promotion, subject to the Corporation entering 
Into an agreement to consent to the application of the promoters 
or obtain powers for the construction of a tramway between the 
eastern terminus -of the proposed Bexhill line and the Albert 
Memorial wherever the Corporation deemed it expedient. The 
terms were that the promoters should pay in respect of svch 
tramway а wayleave of £325 per annum at first and £400 per annum 
afterwards, the particular conditions to be such as the Corporation 
might determine. Murphy agreed accordingly to construct this 
outlying portion of the Hastings tramways upon terms that if and 
when the Corporation determined upon the construction of the 
1 mile and 6 furlongs along the front the Corporation should 
consent to Murphy's application, and that Murphy should 
pay certain wayleaves in respect of the line. That stipula- 
tion of Murphy's that if he made one line he should 
have the right of construction over every one else, for the second 
line could be traced through all the subsequent documents, and it 
appeared in опе of the clauses of the agreement of June, 1901. His 
Lordship then referred to the measures pursued in Parliament for 
the necessary sanction. The agreement scheduled to the Bill was 
to give effect to the arrangement among others as to the construction 
of the line covered by the 1 mile 6 furlongs, but the Bill as passed 
did not contain that provision. It was struck out in consequence, 
a3 the Chairman of Committees stated that it was not the practice of 
Parliament to deal with & Bill under which money was likely to 
become payable in the construction of public streets. Therefore 
there was on January 7th executed an agreement between the 
Corporation and Bexhill Light Railways Co., which contained a 
provision that so soon as the Bill with the deleted clause had been 
passed into law, there should be another agreement entered into, 
containing provisions regarding this short line along the front. 
This agreement, dated April 28th, 1900, was sealed by the Corpora- 
tion, and his Lordship thought it bound the Corporation. Having 


stated that the Bill was passed on June 3rd, 1900, and referred to 
ite recital of the intention to construct the Hastings tramway, his 
Lordship summed up the’ transaction as being one which made it 
competent to the Corporation to enter into a binding contract as to 
the tramway along the front. The argument failed that inasmuch 
as the Act of 1890 authorised certain contracts, it implicitly forbade 
other contracts. The learned Judge held that the Corporation was 
entitled in its control of the ratepayers’ interests to construct any 
works for their benefit, and to make any arrangement beneficial 


to their interests. Holding the undertaking to come under 


that category, he held that the agreement was binding on the 
Corporation, and that the action failed and must be dismissed 


with costs. 


Bow, MeLAchLAR & Co., v. Durica, SutrH, McMILLAN & Co. 


THE case of Bow, McLachlan & Co., Ltd., v. Dutilh, Smith, 
McMillan & Co., came before the Court of Appeal, composed of the 
Master of the Rolls and Lords Justices Romer and Mathew, on 
Monday last, on the appeal of the plaintiffs from a decision of 
Mr. Justice Jelf in Chambers, staying the action and allowing the 
action to go to arbitration. 

Mr. HAMIL rox, K.O., in support of the appeal, said the plaintiffs 
were electrical engineers carrying on business in Glasgow, and the 
defendants were a firm of electrical engineers, who had a big con- 
tract from the Southend Corporation for the installation of the 
electrical tramway system in that town. They sub-let the engi- 
neering part of the contract to the plaintiffs, the total amount of 
which sub-contract was about £8,000. The present claim was for 
£3,000, the balance alleged to be due under the sub-contract, and 
£900 for extras. The defendants in their affidavit shadowed forth 
a counterclaim for £3,500. Under the contract, any dispute arising 
between the parties were to be referred to the arbitration of the 
Southend Corporation borough engineer—a Mr. Fidler, and Mr. 
Justice Jelf, in view of this, stayed the action started by the 
plaintiffs, and referred the matter to the arbitration of that gentle- 
man. Hence the present appeal of the plaintiffs, who contended 
that Mr. Fidler's intereste were so fully mixed up in the dispute 
that he could not approach the matter with a sufficiently 
open mind to give an unbiassed decision upon it. The 
learned counsel said that the dispute bad reference to the 
supplying by the plaintiffs of two engines, each capable 
of producing 200 Kw. of electricity, and a third engine of 125 kw. 
Although these engines had been working the tramways for the last 
12 months without a breakdown, Mr. Fidler complained that they 
did not work properly, and he had entered into a contract for what 
he termed “repairing” the two larger engines, and for replacing 
the smaller engine, the amount of that contract being the amount 
counterclaimed for, £3,500. The plaintiffs’ suggestion was that, if 
anything was wrong with the machinery, it was the boilers, which 
the borough engineer himself supplied, that were in fault. Under 
these circumstances, the learned counsel contended that Mr. Fidler 
was not the proper person to arbitrate on the case. 

Mr. RoskrLL, for the defendants, submitted that Mr. Fidler was 
in no different position to any other borough engineer who might 
be named in а particular contract as arbitrator. It was well known 
that, in case of a dispute arising, he would be in possession of the 
facts, and it had not been shown that he had done anything extra- 
ordinary in this matter. 

Judgment was reserved. 


ELECTRIC RaiLWAYS Co., Lrp. 


Тнк petition of Н. A. Nepean Fyers and Another for the winding- 
up of this company, was down for hearing before Mr. Justice 
Byrne on Tuesday last, Mr. Eve, K.C., appearing in its support. 
Mr. G. Henderson for the company and certain creditors, said the 
company was formed for the purpose of working a railway between 
Padaington and Kennington, and he asked that the petition shonld 
stand over to await the result of certain negotiations with the 
manager of the Great Western Railway Co. Mr. Eve maintained 
that the company was hopelessly insolvent. The hopes expressed 
of the Bill going through with the Parliamentary Committee were 
not yet realised, inasmuch as it appeared on affidavit that there 
was not soflicient evidence to satisfy the Joint Committee that the 
necessary money would be forthcoming. Mr. Justice Byrne 
directed the petition to stand over fora week. 


CORRESPONDENCE. 


Tramear Brakes. 


I have been following the correspondence in your recent 
iesues dealing with the question of tramcar brakes with con- 
siderable interest. Although the experiences of your corre- 
spondents lead them to considerable diversity of opinion, taken 
as a whole, I feel sure that the controversy will be of great 
interest to those corporations or tramway companies who are 
puzzling over the vexed question as to how many, and what 
type of, brakes their particular loca] conditions render 


essential for the safe operation of the system. It seems to 
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me insufficient attention has been paid to the factor of 
„local conditions," and each correspondent has more or less 
confined himself to extolling a certain specific type of brake 
to the detriment of other types. On consideration, the 
majority of the brakes that have been discussed appear to 
claim attention as each fulfilling under suitable conditions a 
useful and proper function as part of a car equipment. 

Iu your current issue ©“ Air and Sand” makes a spirited 
endeavour to persuade us of the unqualified merits of the air- 
brake system. While I agree with him that for heavy bogie 
cars, or where trailers are employed, air brakes are extremely 
useful as relieving the motorman from physical strain, I feel 
that some of his points are open to criticism. It is usual for air 
brakes to be rigged so that they operate the same shoes a8 
the hand brake, and in the case of bogie cars, the connection 
between the two rigs is made on the equalising lever. Con- 
sequently, the air brake becomes merely a glorified hand 
brake, with the important advantage of quick application 
and release. Hence any failure in the brake rig between 
the equalising lever and the brake shoes puts both brakes 
out of service, necessitating, in my opinion, a third brake. 

The Hewitt & Rhodes pneumatic slipper brake has the 
advantage of being an entirely separate unit. This brake, 
by virtue of its nature and construction, is somewhat 
wasteful of air, as, with each application and release, the 
four brake cylinders, and the piping between them and the 
service valve, are all charged with live air, and again 
exhausted to atmosphere. The cost of maintenance for 
air-brake equipments is considerable, and I have found the 
compressors and automatic governors to require constant 
attention. 

In * Air and Sand’s” letter, paragraph 4, it appears that 
he is under the impression that electric brakes derive their 
power from the trolley wire. ‘What he says about the extra 
duty on the car equipment I wholly concur in, but surely 
with axle-driven air compressors the car motors are called 
upon to furnish the braking energy, plus the losses 
embracing constant compressor friction, leakage, &c., while 
when the motors are used for direct braking, the whole of 
the energy is used for retardation. 

By electric brake he refers, no doubt, to the ordinary 
rheostatic brake, which just now has become most popular, 
but being so dependent upon the car electrical equipment, I 
do not consider it a safe stand-by for cars that have to run 
over routes with heavy gradients, but it is a useful brake in- 
somuch as it relieves the motorman from the physical 
exhaustion of using the hand brake to any extent. Its 
adoption constitutes an almost negligible increase in the 
price of the equipment as compared with air brakes. 

In paragraph 5 your correspondent informs us that with air 
brakes it is easy to adjust the maximum (reservoir ?) pressure 
so as to prevent skidding of the wheels, That is so, but 
presumably he would adjust the pressure in such а manner 
that a maximum braking effect can be obtained with a good 
rail. If he adjusts it for a bad rail he will never get his 
maximum braking effect when the rail is good ! 

Your correspondent tells us of the danger of fire, both 
real and imaginary, from the use of the electric brake; you 
can imagine a tremendous lot of things if you give your 
mind up to it for an hour or two and suffer at all from 
nervous disorders, but the realisation is quite a different 
matter, and it would be interesting to have a statement as to 
how many cars have suffered in this respect during the last 
24 months, say, in Liverpool, Glasgow, Manchester and 
Cardiff, each of these large systems employing electric brake 
controllers, and so far as I know representing between them 
the principal makes and types of electric brake controllers. 

Dealing with what -your correspondent says about track 
brakes, let me say at once I do not think that the wear from the 
wooden shoes on the rail can seriously affect the life of the 
rail, and wooden shoes are almcst universally employed, with 
the notable exception of the magnetic slipper brake. This 
latter brake, in my opinion, is unsuited for a stand-by, 
owing to its intimate connection with the rest of the elec- 
trical equipment. 

In examining the report on the Glasgow accident ( ELEC- 
TRICAL REVIEW, October 24th, 1902) we see that the advan- 
tage in braking lies slightly in favour of the Newell brake 
as against the electric brake, and itis a question whether the 
advantage shown outbalances the extra complication with 


the consequent extra chances of breakdown and increased 
maintenance charges. 

The following appears to me to be somewhere near the 
mark as regards the brake equipment of tramway cars :— 

1, Single truck, single or double-deck cars, weighing 
empty not more than about 34 tone, for easy rontes having 
a maximum grade of, say, 1 in 25. (a) Ordinary hand 
brake for working purposes. (b) Electric emergency brake 
or rheostatic brake, 

2. Cars as above (1) running over severer routes, (a 


Ordinary hand brake for working purposes. (b) Electrical 


emergency brake or rheostatic brake. (c) Spencer or other 
type of reliable slipper brake worked by hand wheel, to be 
used for descending hills, or in case of failure of the other 
two brakes, 

3. For heavy bogie cars worked on easy grades, (a) 
Ordinary hand brake. (Фф) Electrical emergency or rheo- 
Btatic brake. (c) Air brake working on wheel shoes for 
Service purposes. 

4. For the same cars as above (3) running over severer 
routes. (а) Hand brake. (b) Electric rheostatic brake. 
(c) Pneumatic slipper brake for service purposes, 

It will be noticed for the easier grades I recommend two 
separate and distinct sources of braking effect, and for severer 
conditions three. I recommend the hand-worked slipper 
brakes to be operated by wheels, as levers take up too much 
room on the platform when pulled over, though the brakes 
are undoubtedly more quickly brought into service thereby. 


Very little has been said as regards sanding arrangements, 


My own experience of this important factor of a car equip- 
ment is disappointing. There is room for the introduction 
of a thoroughly reliable sand gear which will neither leak all 
its sand away unbeknown to the motorman, nor stick or clog 
at the least provocation. A good deal of trouble is caused 
by the flimsy nature of the rigging which car builders seem 
to put in from the platform to the hoppers, whereby a lot of 
useful motion is lost in the spring of the rods. In such a 
case as the Glasgow accident, i. e., a run-back, there is 
usually no provision for sanding the rail at the back of the 
car owing to the prevailing custom of changing the sand 
punches from end to end. Without sand on a greasy rail 
it is very difficult with any wheel brake to make a quick 
stop, and I have found the state of the rail make consider- 
able difference to track brakes; these one cannot assist 80 
much as wheel brakes by the use of sand, as the shoes push 
it off the track before them. 

I trust you will excuse the somewhat lengthy nature of 
my letter, and that your readers may find some slight 
interest in it. 

Release Spring. 

November 2nd, 1902. . 


I consider it advisable now to draw the attention of your 
readers to certain information which substantiates the 
advantages and reliability of the Hewitt & Rhodes pneumatic 
track brake, which I have pointed out several times ; and also 
substantiates my criticism as regards the numerous weak 
points and unreliability of the magnetic brake. In the issue of 
this paper, October 24th, p. 697, Driver“ says :— 

“I have used the air slipper brake several times during 
the time I have worked on an electric car, and can honestly 
say that it has saved me many an accident that would have 
occurred if I had not had one on my car, as the hand brake 
on some occasions will not act properly when you are placed 
in a difficult position." | 

Now, he does not mention whose brake it was, but it was 
an air slipper ” brake. Surely the information supplied by 
a man who is practically engaged in manipulating a car and 
brake day after day must have some weight. 

Re issue of October 31st, pp. 730 and 731, by “Ай and 
Sand," this article practically substantiates all I have 
said for the merits of the pneumatic brake, and my 
criticisms of the magnetic brake. In the seme 
issue, p. 732, “Engineer” says:—'* The efficiency of the 
Hewitt & Rhodes slipper brake, both for service work and 
emergency purposes, is beyond dispute, and is freely admitted 
by all who have used it." In the issue of October 24th, 
p. 693, last paragraph of Major Druitt's (Board of Trade) 
Report re Glasgow tram accident, he says, speaking of the 
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magnetic brake :—“ The brake is, I believe, very powerful, 
but as I understand ita efficiency depends upon flexible con- 
nections being in good order, its superiority to a purely 
mechanical track brake has yet to be tested.” There was 
also 8 report on similar lines re Huddersfield tram accident. 

Now this delicate, yet conclusive, criticism ig only one of 
the weaknesses I pointed ont in regard to the magnetic brake 
over six months ago. Since that time, after investigations 
by the Board of Trade inspectors, it is found that such 
weaknesses and unreliability do really exist. The magnetic 
brake has had a practically open field to test its merits, but 
such it bas failed to do; the more it is looked into, the more 
it is open to severe criticism. As regarda being a reliable 
emergency brake, it has no claim as such, and is only “ fit 
for the scrap heap." We must look elsewhere for a 
thoroughly practical, simple, reliable emergency brake; such 
a brake is to be found in the Hewitt & Rhodes pneumatic 
slipper track brake. 

A teat which I made at Stockport, near Manchester, 
some months ago, re thia brake, was as follows: 
Going down a grade of 1 in 11, speed 20 miles an hour, 
brought to rest in one car length, without any jolting 
or discomfort to passengers. From extensive inquiries I 
have made all over the country, [ find that all the Oldham 
Corporation trams (about 70 cars) are equipped with Hewitt 
and Rhodes emergency brakes, the majority of the Stock- 
port Corporation cars, about a dozen cars at Rochdale, and 
one car fitted at Dundee to test its efficiency, &c. In your 
issue of October 31st, p. 731, last paragraph but one, Mr. J. 
W. Manley says :—“ I have heard that the Potteries cars had 
such brakes (pneumatic) attached at great cost, but they 
were discarded through unreliability, and the abnormal cost 
in upkeep, &c.” І can assure him they were not Hewitt 
and Rhodes pneumatic brakes, because I have it on good 
authority, and: know it to be a fact, that just recently an 
order has been placed to equip 20 or 30 cars with the Hewitt 
and Rhodes brakes in the very district to which he alludes, 
viz., the Potteries district. 


| Wm. R. Bowker,- 
Halifax, November ord, 1902. 


The discussion which has upon your invitation been 
started in your columns about this important subject seems 
likely to ‘throw light upon many of the difficulties of the 
problem, upon the requirements of tramways in this respect, 
upon weak points of existing apparatus, and upon the factors 
Which every successful designer will have to deal with. 

I therefore think that those of your correspondents who 
mentioned facts can claim more merit than those who claimed 
that a certain system which they had tested was the panacea 
for all evils of the road, 

Among the former class Driver" seems to have touched 
the most important points till now by asserting that the 
Motorman is dead tired when his shift ends, and that motor- 
men wish generally and earnestly for the substitution of 
power brakes for the hand-service brakes now in use. 

If this claim is admitted to be reasonable, it would at 
once reduce the number of possible solutions of the problem, 
a8 only two more questions would have to be replied to, 
viz, — | 

1. Which power is likel y to succeed best ? and 

2. Which system (not which brand) is likely to give the 

t emergency brake? 

be question Driver" raised seems to be a most im- 
portant one from the point of public safety, and should, 
therefore, be earnestly looked into by the Board of Trade. 

motormen are tired out at the end of their work as 
escribed, it would be obviously dangerous for an emergency 
САП to be made upon their energy and judgment (or even 
1080006, if Mr, Phillimore’s perfection of drill is assumed) 
aring the last hour or two of their shift. 

It must also not be overlooked that it would, under such 
exacting conditions of service, be only natural that motormen 
would husband their energy as much as possible during the 
whole of their hours of service. Late and vehement 
raking would be the result, and the many buckled splash- 

and scratched side panels of tramcars seem to suggest 
brakes were not only put on late, but too late, 
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If I may be allowed to suggest replies to the two ques- 
tions named above they would be :— 

Pneumatic brakes seem more likely to make the best 
service brakes, because they can easier be combined with 
automatic sanding apparatus than any other system, and no 
brake is reliable withont efficient sanding. The pneumatic 
brakes are independent of trolley and controller contacts ; 
they cannot set fire to cars or even make the fuse go, and 
drivers invariably prefer them to electric or magnetic brakes, 
because they are no mystery to them like the latter. Lastly, 
if an air brake should fail, it does not matter, as the motor- 
man knows that no harm can result by applying his emer- 
gency brake as sbarply as the latter will stand, 

This brings us to the second question, viz., which system 
is likely to give the best emergency brake ? 

And to this question I think most replies will be : a good 
hand brake. cd | 

The hand brake has the least number of parts, can with 
little expense be made strong enough to defy failure, and if 
only used as emergency brake can always be kept in tip-top 
condition. The fact that it would require a greater effort 
on the part of the driver to handle it, would not count on 
cars equipped with power service brakes, as drivers on such 
cars should be “fit” to the last minute of their shift. 

I hope that the expense will not be raised against power 
brakes. £40 to £50 per car must not be considered where 
lives are at stake, and as to maintenance, I am told that 45 
good power brakes require one fitter to keep them in order. 


Consultant. 


Single-Phase Railway Working. 


I have read with great interest your abstract of a paper 
by Mr. Lamme on a proposed American single-phage railway, 
and I thought it might interest you to know that the 
development of single-phase motors on apparently similar 
lines has received active attention also in this country. It is 
only the combination of unfortunate circumstances which 
has prevented me from making known before now some of 


current two-phase motor with power factor equal to unity. 


The chief novel pointa 
the mechanical features of the ordinary asynchronous motor, 
were the addition of 

circuited winding placed in the same slots with the exciting 
winding. This short-circuited winding allowed the motor 
to run asynchronously, and was used for starting. 

Having about that 
Bradford firm, then trading under the name of Rosling and 
Appleby, and having eventually joined them, my first 
energies were devoted to the design of a complete series of 
direct-current motors and generators ; this was followed by 
а period of very great activiby in the manufacturing line, 
leaving only very little time for experimental work, more 
especially as the works of that firm were then only small. 
The formation of the new company, now trading under the 
style of Rosling & Fynn, Ltd., then absorbed all our time, 
and, finally, the building of the new works, and the removal, 
checked all enterprise in that direction. . 

The experimenta were, however, again vigorously taken in 
hand from the moment that work could be begun on the new 
premises, and have yielded sufficiently good results for the 
firm to take an interest, in the patents. 

The original idea of simply providing an improved poly- 
phase motor suggested the far more important solution of 
that problem which has baulked 80 many, and the solution 
of which would prove such a boon to the alternate-current 
stations of this country. I am referring to the single-phase 
motor, capable of starting under the same conditions as a 
direct-current motor, susceptible of a variation of speed within 
a reasonable range, independently of the frequency of the 
supply, and capable of working with a power factor approxi- 
mating unity. 

I hope to be in a position very shortly to give full par- 
ticulars of tests, as a number of these motors in their latest 
form are now nearing completion at the works of Messrs. 
Rosling & Fynn, Ltd. 

For reasons which I can fully appreciate, Mr. Lamme has 
given very few details indeed concerning his new шоо, 
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but, from what he has said, I conclude that his motors will 
prove to be somewhat, different from mine ;. at any rate, I 
have followed lines which differ materially from what may 
be termed good continuous current practice, nor have I 80 
far found it necessary to choose such very low cycles as 
163. There is no doubt that such low periodicity will be 
of advantage in facilitating the commutation, but it may 
have been chosen solely for the purpose of minimising the 
loss in the iron return. 

The variation of voltage to be supplied to the motor, I 
obtain in a different, and, I hope, more efficient way, with 
total absence of sparking. 

There is, in my raind, not the slightest doubt as to the 
possibility of successfully operating railroads on the single- 
phase system, and I feel certain that in the near future it 
will be extensively used. | 


Bradford, October 28th, 1902. 


ү. A. Fynn. 


Notes on the Practical Working of Rotary Converters. 


I should like to add a few remarks in respect to the article 
on the above subject which appeared in your issue of the 17th 
ult., and especially with reference to Mr. Kelleway’s letter 
which appeared in your issue of the 24th ult. In this letter Mr. 
Kelleway appears to suggest that it would have been better 
to have employed a synchronous motor-generator instead of 
the rotary converter for the purpose of obtaining flexibility 
of conversion on either side of the system. Were the qu“ s- 
tion simply that of obtaining this flexibility of conversion, 
doubtless the motor-generator would have been preferuble, 
but this was not the only consideration involved. 

Without wishing to enter into the question of the relative 
advantages of the various types of converting machinery, I 
would point out that in the system referred to it was 
decided to adopt rotary converter equipments for the sub- 
station machinery, and it ie, I believe, generally admitted 
that for power work the advantages of greater efficiency and 
overloading capacity are guch as to make this type of 
machinery preferable, even assuming that the disadvantages 
of low frequency and the difficulties in parallel running and 
gatisfactory reversibility of function are ав great a8 18 generally 
supposed. | 

In a well-designed system, I do not think these dis- 
advantages are so very great, and that they are by no 
means insuperable it was the object of my article to demon- 
. gtrate. The question, then, is not one ав to whether a 
motor-generator might not have been better, but rather 
whether, having regard to the advantages of the rotary 
converter equipment for the purposes referred to, and 
which alone justified its use, it was not quite easy and 
possible to overcome the difficulties usually attributed to 
this class of machinery. The arrangements adopted and 
described in the article were certainly extremely effective 
in overcoming these difficulties, and I might add that the 
extra cost of the separate exciting set did not exceed 
2} per cent. of the cost of the single rotary converter 
equipment. | 

If, then, the rotary converter is considered to be the best 
type of machinery for a particular installation, and it is 
quite practicable to overcome such difficulties as might 
militate against their use, there certainly appears every 
justification for 80 doing, and the rotary converter equipment 
becomes, in consequence, of greater value as compared with 
motor-generator equipments. 

J. R. Salter. 


Breakdowns of Electrical Machinery. 


I have read with much interest your article re “ Break- 
downs of Electrical Machinery” ; the more so as one of the 
cases cited evidently refers to a breakdown which occurred in 
one of the sub-stations of the company of which I am an 
employe. The case in question is that of a motor-generator 
transforming from 1,000 to 100 volts, the attendant acci- 
dentally breaking the field connection with disastrous results 
to the armature. 

The attendant was afterwards severely remonstrated with 
for not breaking the switches when the accident occurred. 
Now, as а matter of fact, the switchboard was placed behind 


the machine in such a way that it would have been impossible 
to have reached it without personal injury. This demon- 
strates the importance of fixing a switchboard at a safe 
distance from the machine or machines it controls, This 
point does not seem to be given the attention it deserves. 
Sub-stations are built much too small for the machinery they 
contain, and the switchboards are in many cases erected in 
very inaccessible positions, being in some corner of the sub- 


 gtetion behind the machine, во that one has to walk round 


the machine in order tc operate the switches, and often 
scarcely a foot of space exists between the switchboard and 
the machine, | 

If engineers would only pay more attention to the positions 
of the switchboards relative to the macbines, attendanta 
would not get so confused in cases of accidents, and would be 
better able to realise what was taking place; but when one 
1з imprisoned in a corner of a sub-station bounded on one 
side by the machine and on another by the switchboard, 
can he be expected to remain at his post and attend to the 
switches with commutator segments and melted copper 
flying about him with all their fury ? 

The suggestion that the field magnets should be auxiliarily 
excited by the H.T. current when starting up, and that 
a cut-out should bring the HT. excitation into play in case 
of failure of the L.T. exciting current isan excellent one, and 
should be universally adopted. å 

- J. O. T. 


| Engineers, and Others. 

I have read with considerable intereat the correspondence 
with regard to “Students” and “ Mechanical Engineers for 
Electrical Stations,” which has lately appeared in the ELxc- 
TRICAL REVIEW. 

So much has been said in both cases that it will not be 
out of place, perhaps, to say a few words with regard to 
another body of men who have a perfect right to be con- 
sidered students of engineering, and, in some Cases, worthy 
of the name of engineers. I refer to those who cannot 
afford to “go through the shops,” and who are prevented 
by some cause or other from obtaining a college training. 

I believe I shall be right in saying that there are many 
such, and also that some of the best engineers (both elec- 
trical and mechanical) of the present day are, or have been, 
in that position; their only means of making themselves 
what they are has been sheer ability and a capacity for bard 
work and study. In my opinion, engineers, like poets, are 
born, not made ; and I am вше anyone who will take the 
trouble to inquire into the lives of engineers, and into the 
lives of a good many who call themselves engineers, but are 
not, and never will be, will agree with me. 

It is a well-known fact that to-day and for some years 
past, youths are, and have been, pitchforked into the engi- 
neering professions who might have made good lawyers, 
clergymen, or anything but engineers, just because their 
parents have been able to afford them a college training an 
to pay the premium required to enable them to “ go through 
the shops." 

Some of the results are— | 
_ 1. The engineering professions are 80 overcrowded that ib 
is an impossibility for even a good engineer to obtain more 
than a mere pittance for what is really valuable work. 

2. There are a great many men to-day holding responsible 
positions as engineers whose only qualification is that they 
are able to talk ; what I mean is, that they are quite capable 
of explaining away any mishap that occurs to the machinery 
under their charge, making people believe they are nothing 
short of martyrs, and generally talking 80 fast that it 18 
quite an impossibility to reason with them. To hear them 
they will make anyone believe that what they do not know 
about engineering is certainly not worth troubling: about. | 
might add that they are really a laughing-stock to at least 
one-half of the men under them. 

3. They are occupying positions that ought to, and could be 
filled by men who are wortby the name of engineers, bat 
who, in a good many cases, have neither been able to “go 
through the shops,” nor to have a college training. 

Let a man have a college training and go through the 
shops by all means, if he can afford it, and is an engineer to 
oegin with ; but I am confident that no amount of training 
can make an engineer if he is not already one. 
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What I would urge is that men should not be despised 
becanse they have been unable to afford these advantages, 
but who, nevertheless, are born engineers, and, by making 
the best of their opportunities and by hard study _of the 
books they have been able to procure, are well qualified to 
hold, and do credit to, the positions’ which, in many cases, 
are to-day held by men such as I have described above. 

I would jurt like to mention the name of one man who 
did not go through the shops or have a college training, but 
whose name is revered by all true electrical engineers ; I 
mean the truly great and, at one time, much-abnsed Michael 
Faraday. But for him, who can say that the great branch 
of the electrica! engineering profession wonld have existed 
ab all ? | : 

I do not flatter myself that anything I can write will do 
any good in a direct way, bnt it may be a little encourage- 
ment to students who cannot afford to go through the 
shops, &c., and I trust some abler pen than mine will take 
the matter up. 

Let us hope that at some time in the near future 
engineers, and not talkers, will hold all the responsible 
positions on their merits only, and not be kept in their 
positions, as the talkers are to-day, by influence. 

As I consider that an engineer ig always a student, I sign 
myself 

; Another Student. 

„ 
Correction. 


I beg to draw your attention to an error in the legal 
intelligence column of your journal last week. You state 
that this company, viz., “ Electric Lighting Boards, Ltd.," 
was in the Winding-up Courts. This should have been 
“Electric Lighting Beards (British Manufacturing Co.), 
Ltd.," an entirely different company. 


For Eleetric Lighting Boards, Lt4., 
E. F. Porz, Secretary pro tem. 


Efficiency and Power Factor of Small Three-Phase Motors. 


In your issue of October 31st, some curves and figures 
are given for small induction motors of Continental make. 
These motors are of the squirrel-cage type, and their per- 
formance at starting is described as follows ;—* Starting 
upon а loose pulley, the current consumption does not 
exceed the value at full load. Starting with full load 
torque, the current consumption is about twice the fall load 
current,” 

It would certainly be of great interest for many of your 
readers to know how these results are obtained, #.е., what 
additional apparatus, if any, is required for reducing the 
current to the given values, and what starting torque and 
current these motors will give at the full voltage. 


H. S. M. 


. Professional Etiquette. 


Allow me to second Mr. W. H. Booth's excellent pro- 
Positions on this subject. In the first place, I would ask 

€ Council of the Institution to inquire into the antecedents 
of the consulting engineers in this country who have been 
favoured with the greatest number of the best-paying com- 
Missions, and who are therefore considered as of high 
Sanding.” How many of them were electrical engineers 
When they pocketed their firs& commissions as such ? 

Nome of these engineers of high standing gained admit- 
lance to the profession by questionable means, their previous 
experience in electrical engineering being absolutely nil, 
While men who Contributed largely to the science and art 
of electrical engineering by scientific work and writings 
ave been notoriously overlooked. And these knobsticks 

de attained a position in the Institution and the country, 

© most lucrative in all the range of electrical work. 

If a line of demarcation js to be drawn between the 
Several branches of engineering, most assuredly the electrical 
engineer would suffer most, for in any installation the 
mechanical, civil and architectural works are not less than 
70 per cent, of the whole work, so that it is the “high 
standing " electrical engineer who poaches on the grounds of 


his confrères in nearly every case, It is quite common for 
so-called electrical engineers to take on the whole of the 
works, 

The note to the town clerks savoura of the trades union 
business. I fail to see wherein it differs from the trades 
unionists sending round notices to employers warning them 
against employing non-union men. And I am of opinion 
that the trades union societies are a trifle more particular 
about the qualifications of their members than the Insti- 
tution is. 

I am an-old consulting engineer, and never have adver- 
tised either directly or indirectly, but I claim the right to do 
80 if needful, and I consider it a most dishonourable and 
malicious act for any society, whether of bricklayers or elec- 
trical engineers, to do anything whatever to interfere with 
my rights to offer my services for money in an open and 
straightforward manner, either to private or public employers. 
The act is all the more cruel at this juncture, when the 
^ high standing " men have made fortunes out of municipal 
credulity. The public are prejudiced against younger and 
better qualified engineers asserting themselves by these efforts 
of a Society council. . 


Consulting Electrical Engineer. 


Question of Trade Etiquette. 


I am rather surprised to see a letter from “ Puzzled” in 
your issue of October 24th, as I thought my letter in your 
issue of the 10th ult. was quite clear. 

I quite agree that if the case was as stated by ** Puzzled ’ 
(i. e., that the contractor simply installed the wires ready to 
connect to the fan, but did not connect up or start it), the 
contractor would not be entitled to commission; we expect 
manufacturers to give the trade better terms than those 
outside, and think that if a contractor is asked to connect 
up and run a fan or any other article that he has not sup- 
plied, he is entitled to a payment of some kind for hig 
responsibility and trouble, even though he may only have to 
turn on a switch and let the fan ran; for if anything went 
wrong, the fan-maker would at once blame the contractor, 
and expect him to put the fault right, 


Northern Section of the N ational 
Association of Electrica] Contractors.. 
Newcastle-on-Tyne, November 9rd, 1902, 


—— MEG 


William Cross. 


AND ITS LESSONS. 


THE COMPLETION OF THE PACIFIC CABLE, 


After much obstruction and long delays, the Daily Press of 
last Saturday was able to make the announcement that the 
Pacific Cable had been completed early in the morning of the 
91st of last month, and since that time, numerous congratu- 
latory telegrams have passed over this new line between the 
officials of the various colonies now brought into closer com- 
munication with the mother country, and the Colonial 
Secretary and others who have taken a prominent part in 
making effective this useful factor in the unity of our 
Empire. It is satisfactory to notice that amongst these com- 
pliments the name of Sir Sandford Fleming, as the origi- 
nator and promoter of this work, has not been forgotten In 
the hour of accomplishment, it not unfrequently happens 
that this fact of itself overshadows everything else, and that 
the long period of earnest work which may have been 
devoted to rendering such achievements possible, and to which 
their ultimate success is mainly due, is relegated to 
oblivion. To deal in anything like just propor- 
tions with a subject such as that which we 
have before us, it is, in the nature of the case, advis- 
able to take a retrospective view, and this for two good 
reasons. The first of these ів, that the completion of this 
cable affords us a striking lesson, probably as yet unique, 
of the advantages to be gained by the united action of 
Great Britain and her principal Colonies, in questions of 
Imperial concern, and towards which all the parties 
interested have willingly contributed. Beyond this, the 
constitution of the Pacific Cable Board, composed, as it is, 
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of representatives of the Governments of Great Britain and 
her leading Colonies, offers quite в new instance of 
federated action. The second reason for dwelling upon the 
history of this enterprise is, that we may learn from it a 
lesson which should warn us against the obstacles which 
may be thrown in the path of such projects in the future, 
and may thus offer guidance as to how these may be over- 
come. For many years we have steadfastly advocated in 
these columns the necessity for such a cable; but whilst 
pointing out the advantages attending it, we have, a8 our 
readers may remember, also made it clear that, however 
important this link is in itself, ite importance will be 
much more considerable, and its value will be greatly 
enhanced, when а complete scheme of State-owned cables 
has become a reality. 

The history of this undertaking is very well given in an 
article which appeared in the Times of last Saturday. From 
this it will be gathered that for the last 18 or 20 years this 
project has been in existence, in pretty much the same shape 
as that in which it has at last been realised. In 1886 an 
offer was made to undertake this work for a payment of a 
total anvual subsidy of £100,000 for 25 years, to be divided 
in determined proportions between the Home und Colonial 
Governments, Even then the question of the benefit to be 
derived from an Imperial guarantee, a8 opposed to the 
guarantee of each colony separately, was raised, and it was 
pointed out that should the British Government become 
responsible for the payment of the whole amount on behalf 
of the Colonies the subsidy asked would be reduced to 
£90,000 per annum. A similar point was raised after the 
issue of the report of the Colonial Secretary on the * Pacific 
Cable Commission" in 1899, when it had again to be 
pointed out that the money for such a purpose could be 
borrowed at a very much lower rate of interest on an 
Imperial guarantee, than would be the case if it were depen- 
dent on the guarantee of each colony separately, a method 
of finance which was adopted after some delay. The story 
abounds in delays, and it should be remembered that at each 
check effected by the opponents of the Pacific cable project, 
a considerable time, sometimes years, had to elapse before 
the truth could be elicited. This it is not difficult to realise, 
when we bear in mind that the various Governments inte- 
rested are scattered over the globe, and that not unfrequently, 
in Australasia, inter-Colonial jealousies have stood in the way 
of jomt action. It may not be out of place to give an 
example of this, and we cannot do better than quote from 
the Times article, to which we have referred :— 


At the Colonial Conference of 1887 the chairman of the Eastern 
Co. declared the bed of the Pacific to be covered with coral patches 
fatal to the life of a submarine cable, and the Postmaster-General 
of South Australia, interested in the Eastern route on account of 
the landlines owned by his Government, gravely announced the 


fathoms, and the average depth 2,700 fathoms. 
statements the Colonial delegates could only pass a resolution to 


prospect of laying the cable. 
well-known advice not to enter the water until one has learnt to 
swim, left the delegates on the horns of a pretty dilemma. How- 
ever, the Postal Conference at Sydney in 1888 renewed the request, 
and it was arranged that the Egeria, on a three years’ commission to 
survey the Pacific Ocean, should take soundings along the route 
between New Zealand and Vancouver. 


On other occasions officisidom has shown an activity 
which would be remarkable and praiseworthy were it not 
capable of an explanation, which may also throw light on 
the cause of official delays. This explanation is afforded by 
the following extract from the report made to the 
Canadian Government by Sir Mackenzie Bowell, who, with 
Sir Sandford Fleming, had gone on a mission to Australia 
in September, 1893, to promote the intereste which that 
Colony had in common with Canada, The extract runs as 
follows: | 

In submitting our views on the subject of the cable to the 
several Governments, we found that they bad received documents 
in а recent despatch from the Colonjal Office, London, which by 


* А 


their character and source were by no means helpful to the object 
of my mission. These documents consisted of a letter from the 
General Post Office, London, of date July btb, 1893, and a report 
from the Hydrographer of the Admiralty dated February 28th 
1887. From the copies which I append (Appendices A and B), it 
will be seen that the documents which confronted us raised diffi- 
culties to the establishment of а Pacific cable, of various kinds— 
difficulties as to cost, traffic and revenue, technical difficulties 
arising out of the physical condition of the ocean, which can only 
be met by the action of the British Admiralty, and difficulties 
which can only be set at rest by a thorough nautical survey. 


In reference to the production of the report of the hydro- 
grapher seven years after it had be m written, Sir Sandford 
Fleming made the following remarks: 


I venture to add that with the light of ‘added experience, and 
under the new conditions which have sprung up, I doubt if Captain 
Wharton, or any other British officer, would write the same report 
to-day. It seems to me unfair to that gentleman to reproduce аа 
old document, perhaps hastily written, with but little data before 
him, and to hold him responsible at this hour for the opinion which 


he then expressed. 

Besides the aases above cited, which by no means exhaust 
the list, it must be remembered that at several of the con- 
ferences, the delegates, not being technical men, had to 
take their information from sources on which they might 
fairly expect to rely for correct information, especially 
when, as in the case of Sir Charles Todd (the Postmaster- 
General of South Australia, who so outrageously misled the 
South Australian Representative at the Conference of 1887), 
the authority relied on expresses himeelf as followe—with a 


confidence worthy of a better cause :— As the Government X 


are aware, I have given the subject very great and careful 
consideration, more so, perhaps, than anyone else," А con- 
siderable amount of the delay was also due to the eg! egious 
estimate of cost furnished by the Home Post, Office officials, 
who estimated the cost of a Pacific cable at £3,264,000, as 
against a tender of £1,517 000 sent in by the Silvertown 
Company. | | 

Those who have followed the matter closely can be at no 
loss to understand the causes of tbe delay in bringing this 
work about. Apart from the instances referred to above, 
the vested intereste involved were of such an important 
character, that itis hardly to be wondered at that almost 
everything was done that could possibly be done to avert or 
destroy the scheme. That the action taken by the companies 
concerned was injudicious, to say the least of it, even as far 
as their own real interests were concerned, has often been 
pointed out by us, and experience has shown, 88 the years 
went on, and as fresh developments in cable routes were 
effected, that the conservatism of the opposing companies 
was built upon a foundation of рге) udice, and of ignorance 
of their own real interests. Step by step thee companies 
have been forced, unwillingly, to reduce their rates to various 
parts of the world, receding before the gradual advance of 
the Pacific and kindred schemes, only to find that these 
reductions, which they were forced to make, turned ont to 
be of the greatest financial advantage to themselves, apart 
from the facilities which the telegraphing public derived 
from the lowering of rates. | 

There is, however, a brighter side to the subject, to which 
we turn with relief, after having been obliged to refer to the 
shadowy side of the shield. The successful laying of these 
cabies across the Pacific has brought within immediate 
view the possibilities of a system of State-owned cables. 
Such a system has long been advocated by Sir Sandford 
Fleming, and for some time back Sir Edward Sassoon, 
who is the chairman of the Parliamentary "Telegraph 
Committee, has strongly recommended State ownership, 


adding considerably to the list of cables which Sir Sandford 


Fleming has recommended. In the evidence which he gave 
before Lord Balfour of Burleigh’s Committee, which was 
appointed by Government as a conseqnence of his efforts 
in the House of Commons, Sir Edward Sassoon lald 
before the Committee a very complete scheme for the 
purchase of some of the existing cables, as well as for 
the laying of new lines which would unite by all-Bri'! 

routes many important portions of the sg ek which 
are now dependent on foreign lines—or would duplicate by 
a widely distinct route some of the British cables which 8 
present pass through water where they could easily 

interrupted. Besides these, it is suggested that cables 
should be laid by the Government to some of our outlying 
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sufficient to warrant the laying of cables, As an example of 
this we have a line from the Cape vid Tristan da Cunha to 
the Falkland Islands. It is well known that the first and 
last of these places are important naval bases. The nearest 
British coaling station to the Falklands is, on the one hand, 
Vancouver, some 9,000 miles away, and on the other hand, 
Simon’s Bay, some 3,500 miles off. There were, of course, 
suggested various other lines of importance, which space will 
not allow us to mention here, In the report of the Committee, 
the only cables recommended to the attention of 
H.M. Government were, one from the Cocos Islands to 
Indis, and another from Jamaica to the Island of St. Lucia, 
a naval station in the West Indies, The former would 
allow of telegrams reaching London over British cables vid 
Australia, and Canada, in case of interruption to the present 
cables to the East, which all touch on foreign soil. The 
last-mentioned cable is much required in any case, as we find 
that during the last year the West Indian cables in the 
chain with which St. Lucia ig connected, have been inter- 
rupted no less than 18 times. The fact has been insisted on 
by Sir Charles Dilke that our safety can only be guaranteed 
by a multiplicity of cables, This opinion is well worthy 
of attention, Not long ago we were gratified to hear 
of new cables which had been laid to the Cape vid Ascension 
and St. Helena, both important outlying British possessions, 
but only a few days ago we learnt that the cable between 
Ascension and St. Helena had broken down, which shows the 
advisability of a duplicate line to these points. The need for 
the multiplication of cable routes has been felt elsewhere as 
well asin England ; and at present the Governments of the 
United States, of France, Germany, and even Holland, are 
taking active steps to fortify themselves in this direction. 

We are glad to learn from the recently issued report of 
the Conference held in London between the Secretary of 
State for the Colonies and the Prime Ministers of the self- 
рпа Colonies, that the following resolution was passed 
by them :— 


That it is desirable that in future agreements as to cable com- 
munications a clause should, wherever practicable, be inserted 
reserving to the Government or Governments concerned the right 
of purchasing on equitable terms, and after due notice, all or any of 
the cables to which the agreements relate. 


This is a necessary prelude to the adoption of State- 
ownership of cables, and we hope that Mr. Chamberlain 


will display the same energy and determination in this 


cause as he has shown in regard to the Pacific cable scheme. 

We have tried to lay before our readers the lessons which 
the history of the Pacific cable has taught, as well as the 
prospects of improved communication, which the successful 
establishment, of this cable has rendered possible. We are 
encouraged to hope that both these aspects of the question 
may be clear to all the Governments concerned, and it, only 
remains to us to express our hearty congratulations to Sir 
Sandford Fleming, Tord Strathcona, Sir Charles Tupper 
and others who have worked so persistently, and against so 
many difficulties, to bring to a successful issue the work 


Which they have at last effected. 
——ÓM— Ha 


OUR LEGAL QUERY COLUMN. 


[Questions addressed to the Editors for insertion in this column should 
bs written on one side of the paper. Free use of fictitious names, $c, 
may be made. Answers are furnished by a duly qualified lawyer, 
ths sls Editors cannot undertake to be responsible Jor tha rug oj 
the views which he may express] 


WE regret that owing to the indisposition of our Legal Cor- 
ndent, there has been some delay in the publication of an 

Answer to the query printed below. 

ng ATEYll" writes: — We should be glad if you would kindly 

infcrm us as to the Procedure necessary to obtain an electric light 

order for a small town. ; 


? ming that we should carry out and maintain the supply 


"M (5) Assuming that we carry out the installation and hand over 
0 the town when complete. 

борт 26 own we have in view jg governed by an Urban District 
Опей, and we Should only go in for the scheme if we met with no 


any means of obtaining an Order without any great cost or delay. 


The question whether it would pay or not is one which we should 
consider." 


vision in Any of the Electric Lighting Acts which makes any 
alteration in the procedure. The procedure which he should adopt 


authority in the district of their intention to apply for a provisional 
order, or of the fact that a provisional order has been applied for. 
(45 and 46 V., c. 56, Sec. 4, sub-Sec. 1.) 
. 2. On or before November 1st, promoters must give notice of their 
Intention to apply for a provisional order to every rival supply 
company or undertaking in the district, 

3. During the months of October and November the undertakers 
must give notice by advertisement of the application for, and 
the objects of the provisional order, and a copy of this advertisc- 
ment must be deposited at the Board of Trade and at the offices of 


4. On or before December 21st the promoters must lodge а 


memorial must be addressed to the Board of Trade, signed or 
sealed by or on behalf of the applicants, and must be headed by a 
short descriptive title, and must be accompanied by a draft of the 
provisional order and other documenta, 

5. The Parliamentary agents or solicitors must be prepared to 
prove compliance with the Electric Lighting Acts, and the rules by 
January 15th, and all such proofs must be complete on or before 
February 22nd. 

6. Date of provisional order. A provisional order is never 


„We hope to publish answers to “ G. V. 8," “ Hackall” and 
" Regular Subscriber," in our next issue. 


———Á—————ÁMP 


BUSINESS NOTES. 


Electrica] Wares Exported, 


Werk ENDING Nov. Erg, 1901. | WEEK ENDING Nov. 4TH, 1902. 
Adelaide Ws .. Value £70 Alexandria .. " aa W 


Alexandria .. os es . 169 Auckland 

ü Teleg. mat. .. 696 Bombay  .. v» vs . 798 
Amsterdam... - ©» .. 225 Caloutía  .. s% S .. 1,862 
Bombay... T ea .. 828 Cape Town .. “a ae .. 862 
Caloutta T oe 2,066 » Elec. cranes  .. 10,400 
? Teleg. mat. ee es 60 Colombo ee е ее ee 198 
$t Teleg. cable . 975 Copenhagen. Teleg. wire 49 
Cape Town .. a - .. 261 Durban Че MA 4 „ 201 
Colombo ч % .. 181 East London 48 M .. 1,118 
Copenhagen co . „V 271 Eremant le.. 35 
‘a Teleg. wire 2. 66 Gibraltar ET vs vs 89 
Durban s is is oe 449 Hamburg .. 2% К . 1.995 
j* Teleg. cable... . 784 Hong Kong .. „ә - .. 140 
East London = г. .. 254 Launceston . 26 КА T 88 
Flushing. € si ds b Madras ai Pr T T 93 
Fremantle .. és oe i 10 Malta.. s T >» ee 145 
Hamburg .. as ay - 83 Melbourne . oo se s4 72 
Hong Kong.. ave T oe 89 77 Teleg. wire . . 2,505 
La Plata es 6 ee ee 58 Perth.. ӨК БЫ ee ee Е 2 868 
Lyttleton ,. oe sí oe 99 Philadelphia - oe ee LO 
adras Vs 9 8 és se 88 Port Elizabeth  .. FN ‚„, 256 
Melbourne vs . 202 Progreso. Teleph, mat. oe. 0 
Moji .. us $3 20 .. 1,695 Rangoon... £s ve oe 12 
Nagasaki .. oe Par - 8 St. Petersburg „ж .. 683 
New York [2 ee + а 29 19 7 owt. teleg. wire — 
Ostend 8 Shanghai .. — oe ès 22 
Penang A m se ae 54 Stockholm. Teleg. wire Ws 28 
Perth 5 Pd T as B4 Bydney si 29 oe .. 365 
Port Said а ёё T 55 ” Teleg. wire . . 118 
Singapore. 94 | Trinid Q wc 3€) ox» ce. -B5 
Sydney id ee oe ae 1215 wenn „ 4 - oe 515 

ington ,. 90 os .. 18 eilington .. es ee - 
Ming Yckohama .. oe os .. 107 
Total .. 210,721 Total 220,671 


—— 


Foreign Goods Transhipped. 


Durban. Elec.goods .. Value £70 | Sydney. Elec. appliances Value £60 


Heathman’s Ladders,—Continual experience of the 
needs of electric lamp trimmers has led Mr. Heathman to make 
some improvements to his wheeled ladders 80 that the iir m 
get through his work more quickly and easily and with greater safe i 
against falling from the ladder, in the event of his receiving Е 
electric shock. His new extensive factory at Parson’s Green is no 
fully employed. | - ; 
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Catalogues, &c.—A leaflet giving a table of conductivity 
of alloys of iron has been issued by the Forest CITY ELEOTBIC 
Co., of Manchester, as а supplement to their publication, “ Rail- 
bonding and the Protected Rail-bond.” 

Messrs. E. P. ALLAM & Co., of 11, Hatton Garden, E.C., have sent 
us a useful scale and ruler. 

The INTERNATIONAL ELECTRICAL ENGINEERING Co., of Olun 
House, W.C., has issued an illustrated pamphlet describing the 
central electric light station at Ploesci, in Roumania, for which it 
sapplied the whole of the plant. 

The CHRISTENSEN ENGINBEBING CO., of Milwaukee, have placed 
before us copies of their liste, as follows :—(1) “ Btraight air-brake 
equipments for electric railway cars; " (2) “ Christensen air brakes," 
giving a description of the works where made, and a list of the 
chief places where they are used; (3) “Ceco” electrical] machinery, 
describing their direct current motors and generators, also their 
alternators and transformers. The liste are all got up in good style 
and ere well illustrated. | 

Lists of the Mallett” steam separator have been sent to us by 
Mzsans. Figrp, MarLETT & Co., Lb., of 38, Mincing Lane, E.C. 

Messrs. GEIPEL & Lance have issued a new circular, showing 
and describing their Vulcan portable micro-ohmmeter for rapid and 
accurate measurement of conductivity. | | 

A new illustrated price list has been brought out by GEBRUDER 
ADT-AKTIENGESELLSCHAFT, of Ensheim, dealing with their electric 
conduits and fittings for wiring, also tools and appliances for carry- 
ing out work of the kind. The list is excellently arranged, well 
printed and fully illustrated. It is in German. 

An interesting illustrated pamphlet has been issued by the 
LAHMEYER ELECTRICAL Co., LTD. giving particulars of direct- 
coupled machines for two-sy stem supply. 

We have received from Mzssrs. BLUMANN & STERN, Lro., of 
Deptford, one of tbeir calendera for 1903. At the back of each tear- 
off slip is a description of their various machine and other oils. 


Kürting Gas Engines.—We recently announced that 
Messrs. Mather & Platt, Ltd., had undertaken the manufacture in 
this country of the Korting two-cycle double-acting gas engine for 
large powers. We have now received from them a pamphlet con- 
taining a description of the construction and working of this gas 
engine, and giving particalars of the various standard sises which 
they are manufacturing. The two Korting gas engines which have 
been at work since May last at the Diisseldorf Exhibition have 
attracted the attention of large power users from all countries, and 
have won the favourable comments of engineers generally. Messrs. 
Korting and their licensees have already received a number of orders 
for gas engines of 500 to 2,000 B. EH. P., aggregating 53,000 B.H P., 
including five engines ordered by Messrs. Mather & Platt for large 
power users in Great Britain. In view of the great interest which 
engineers are giving to this subject of large gas engines at present, 
we anticipate that thia pamphlet will be largely in demand. 


Three-Phase Electrical Equipment in a Rhondda 
Colliery.—The United National Colliery Co., at Wattstown, have 
placed an order with Messrs. D. Bruce Peebles & Co. for an electric 
pumping and hauling equipment for their pit. The installation 
will comprise one 100-H.P. three-throw direct-driven pump for 
raising water from the pit bottom to the surface, and one 150-H. P. 
hauling gear capable of drawing 40 loaded trams from the face of 
the workings to the pit bottom, a distance of about 2,000 yards. 
The motors will be of the Bruce Peebles three-phase type, 2,000 
volts, 25 periods. The haulage is main and tail, and the hauling 
motors will accordingly be fitted with the firm’s patent starting and 
reversing switch, which is specially designed for this class of work. 
The electric power is to be taken from the mains of the South 
Wales Electrical Power Distribution Co., who are now commencing 
to run their Rhondda mains from Pontypridd to Wattetown in the 
one valley, and to Liwynpia in the other valley. Messrs. Bruce 
Peebles are providing cables down to the pit bottum large enough 
to carry 1,000 H.P., as the colliery company intend later on to con- 
vert the whole of their plant to electric driving. 


American Electrical Shipment,—The value of the 
exports of electrical plant and apparatus of all kinds from the 
United States during August last is returned at £164,210, as com- 
pared with £181,679 in the corresponding month of last year. 


Books Received.— Papers and Reports Relating to 
Minerals and Mining.” Wellington, N.Z.,: By authority. 1902. 

“ Fowler's Mechanical Engineer's Pocket Book for 1903." Man- 
chester: The Scientific Publishing Co. 18. 6d. net., and 2s. 6d. 


Installation Work.—Mr. E. M. Evans has recently 
fitted up the St. Oswald's Parish Church, Oswestry, with an installa- 
tion of 186 lights. This is the fifth church in Oswestry for which 
he has been responsible. The firm's Manchester house is jast com- 
pleting an installation of over 700 lights at the New Bt. Mary’s 
Hospital, Manchester. 


Correction. —The European Weston Electrical Instru- 
ment Co., m.b.H., of Berlin, writes to us as follows:—" In 
your issue of September 5th, 1902, p. 385, you mention that 
we have aud arama zu P. A. Meyer as liquidator. This is an 
error, inasmuch as Mr. Meyer has received procur d 
does not think of liquidation." R 


For Sale. —Messrs. P. Huddleston & Co. will sell by 
auction on November 17th at 93 and 96, Railway Arches, Dalling 
aoe 5 & ацы of electrical apparatus, including 

ynamos and motors, thes, machin ls 
advertisement pages this week. ' R 
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Trade Announcements. —Messrs. Walmsley Bros., of 
Empress Chambers, Blackpool, have commenced business as elec- 
trical engineers and contractors. They ask for trade catalogues. 
Mr. A. L. Walmsley, we learn, has had considerable experience in 
manufacturing, central station and installation work. Private plants 
will be one of the firm's strong pointe. 

Messrs. Rhodes & Webster, of City Electrical Works, Bradford, 
inform us that they will in future carry on their business under the 
style of the “ Rhodes Electrical Manufacturing Co.” The head 
office, which will deal with all business inquiries, will be at 70 and 


- 71, Bishopsgate Street Within, London, E.C. This firm are the 


manufacturers of the R.E. type semi and totally-enclosed motors, 
with which they have already had great success, including amongst 
their recent orders several large Corporation contracts and some of 
the largest trade wsers. Under the new arrangement, they are 
extending their works considerably and laying down additional 
new and modern labour-saving tools in order to meet the 
increasing demand for their motors. The partners in the concern 
are A. L. Rhodes, 8. W. England, 8. H. Fielden, and J. A. Halford. 
We have received a copy of a new illustrated pamphlet detailing 
the special points in the R.E. motor. 
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ELECTRIC LIGHT AND POWER NOTES. 


Antrim.—The Council has appointed a gpecial committee 
to investigate and report upon how far the county is covered by 
electric supply companies, and to inquire as to what facilities exist 
for generating electricity by water-power. 


Arbroath.—The British Schuckert Electric Co. have 
just completed a large contract for the complete electric driving of 
the flax and spinning mills of Messrs. Andrew Lowson, Ltd. 


Barking.—In order to minimise breakdowns in the main 
feeder cables, the U.D.C. ha3 decided to expend £260 in providing 
feeder pillars where feeders join the distributing mains. 


Barnstable.— The T.C. has decided to light the corners | 


of the principal streete with nine arc lamps, and the rest of the 
town with electric incandescent lampe. It is estimated that energy 
will be supplied at less than the original estimate of 9d. per unit. 


Bermondsey.—The Corporation is applying for a prov. 
order for extension of its area of supply. 


Bexley.—The first instalment of the electric plant fur 
lighting and motive power purposes has arrived at the Corporation's 
works in New Iog Fields. The plant consists of two Bellies jand 
Morcom engines, and three boilers by Messrs. Clayton, of Leeds. 
Mr. S. Jones, A. M. I. C. E., who has been engaged in similar work 
under the Doncaster Corporation, is superintending the fixing of the 
machinery. The buildings are now practically completed. It is 
not anticipated, however, that the Corporation will be in à position 
to supply energy until the new year. 


Birkenhead,—The Electricity Committee reporta that 
during the quarter ended September last, the consumption was 
73,989 B.T. units, an increase of 23,370 units over the corresponding 
quarter last year, and the number of consumers was 415, an increas 
of 101 on the year. 


Brighton.—The Board of Guardians has decided to light 
the old infirmary, the quarantine wards, and two other wards by 
electricity in place of gas, and Mr. Coote is to prepare specifications 
at a remuneration of 5 per cent. on the contract. The installation 
in the main building has resulted in a saving of £51 18s. 2d. per 
annum, and on the same basie, it is estimated that the new instal- 
lation will effect a saving of another £60 a year. 


Bristol.—A satisfactory account was given of the pro- 
of business at the City Electrical Works in the course ofa 

Local Government Board inquiry on Tuesday. Mr. Pottinger 
come down from that department to inquire into an application for 
the sanction of certain loans, and among them a sum for electri i 
extensions. Mr. Wise, from the Town Clerk's Office, explained ee 
the demand for power for lighting was increasing at the rate 9 
400 xw. per annum, and notwithstanding recent extensions, Ш th 
course of 12 months they would be using all their plant to meet the 
maximum load, and would have no reserve available for such m 
emergency as a breakdown. They therefore proposed to exten : 
in such à way as to carry them on until 1905. These extension 
would be at their works at Avonbank. £11,255 would be erp 
by foundations, £9,544 for superstructure, and it was proposed For 
these two amounts should be sanctioned for a 30 years loan. 450 
plant £42,400 was required, to be repaid in 25 уеате. Tbis с ү 
include provision for the contemplated extension of public lig 5 
for which it was proposed to borrow later on. Mr. Faraday vum 
informed the Inspector that the increase in business тат grae ic 
at any previous time. Alderman Pearson, the chairman of the t the 
Electrieal Committee, entered his "usual protest” арышы pred 
shortness of the period of loans the Local Government Board 


for Bristol. Longer periods were sanctioned in London and i 
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the provinces, while in Scotland the terms were even better than 
London obtained. The result of these differences was that some 
works got the credit of exceedingly good management, while others 
with shorter perioda necessarily appeared from their figures to be 
badly managed. The Inspector said he would visit the Avonbank 
Works before reporting. 


; ; 
Brussels.—The central power station of St. Gilles, the 
contract for the construction and installation of which was given 
to the Boty Co., comprises two de Neyer boilers of 250 sq. metres 
heating surface with Worthington pumps, and Desrumeaux 
purifiers, working at a pressure of 10 kilogrammes per 8q. cm., and 
capable of evaporating normally 2,000 kilogrammes of water per 
hour; a Zschocke cooling tower; two steam engines on the 
Walschaerts system, of 225 н.р, each direct coupled to a 
dynamo of 158 xw. made by the Union Elektricitäts Gesellschaft, 
of Berlin. There is a Tudor battery comprising 270 cells, The 
system, three-wire 440 volta, comprises five distributing centres, 


Cauvery Falls.— Under the heading “The Cauvery 


Conceit,” Indian Engineering says :—“ Captain de Lotbiniere has 


gone to negotiate with the leading electric companies in England 
and America for working the Cauvery power on a contract for 
three years from June, 1903. Sbould he fail to obtain fair terms, 
he is authorised to engage a number of operators and experts for a 
fixed period. He will also negotiate terms for a second installa- 
tion of power.” 


Chorley.—The T.C. on October 30th received a letter 
from the Lancashire Electric Power Co., of Manchester, stating that 
they would be unable to supply the town with power, as the route 
from Swinton to Rossendale Valley would be nine miles from 
Chorley, unless a sufficient demand for current arose on the route 
to the borough. After considering this communication the Council 
decided to instal electricity worke in conjunction with the new 
refuse destractor which is being constructed, and to ask the B. of T. 
to further extend the time in which the ЕГ, order is to be carried 
out for another year. 


Coventry.—Councillor J ohnson, vice-chairman of the 
Estates and Finance Committee, in presenting the half-yearly esti- 
mates last week referred to the electric light undertaking. He 


Croydon.—The Corporation has decided to spend 
£45,000 in extensions of plant. The main items in this expendi- 
ture are:—Two water-tube boilers, with pipe work and valves, 
£3,500; mechanical stokers, £850; engine and dynamo (600-x w. 
set), £7,000; switchboard, cables, &c., £300; condensing plant, 
£1,200; surface condenser and circulating pumps, £5,181; new 
maine, £19,810; and the balance for the necessary buildings. 

Shortly after 8.15 p. m. on Friday last, a fire was discovered in 
the electricity works test room, which is situated close to the 
switchboard of the ‘alternating current system. This was 
extinguished by means of bucketa of sand; a few minutes later, 
however, the cables under the switchboard were found all ablaze. 
An attempt was made to extinguish this by sand also, but the 

mable nature of the insulation caused the fire to develop 
10 quickly that the machinery had to be shut down, and 
the water-hose played on this end of the engine room. 
Although every cable in connection with this supply was ruined, 
new cables supplied by Messrs. Callender's were run and 
coupled up, and the supply was resumed in about 24 hours 
after the fire. It had been decided to overhaul this cable 


. Chamber next spring, it being found impossible to do so sooner. 


Quite recently the change-over of the centre of the town tosdirect 
current has been carried out, and neither this nor the traction supply 
was interfered with. By the time the Brigade arrived, the fire 
had already been got under by the works staff, who did extremely 
well under the trying circumstances, the whole place being filled 
With dense fumes of burning rubber and bitumen. 


Dewsbury,—The L. G. B. has sanctioned the application 


сето, to borrow £10,000 for the extension of the electricity 


Dodworth.—The U.D.C. has authorised the clerk to 
make inquiries with a view to ascertaining the cost of putting down 
an electric lighting plant. 


Drayton-in-Hales,—The Market Drayton Electric Light 
x Power Co., Ltd., is applying for a prov. order. 


Dunblane. — The 1900 electric lighting order has 
D revoked, | 


Gerton,—' The U.D.O. on October 29th decided to ask 
y ет Corporation to submit in writin g the best terms upon 
dei would be prepared to supply the Gorton District with 

ectricity for lighting and power purposes. 
Hampstead—The Lighting Committee of the B.C. 
uia uenda that further mains for the supply of eleotrié energy be 
Own at an estimated cost of 4423. 


~% 


Junction of the Coonoor and Karlari 


_Falkirk.—On 28th ult. the members of the T.C., on the 
invitation of Bailie Fairlie, convener of the Electric Lighting Com- 
mittee, visited the new electric light station at Parkfoot, and were 
shown over the buildings by Mr. McMillan, the engineer, and others. 
The works are in a forward condition, and it is expected that the 
light will be turned on about the beginning of the year. 


Hendon,—A special committee of the Council has had 
an interview with Mr. Pelham, assistant secretary of the B. of T., 


and reported that the Council under the terms of its provisional 


order could not transfer the order to any company, no transfer 
clause having been allowed in the order. 
application should.be made to the B. of T. for an amending order, 
giving extended time under the Council's present order and 
authorising the Council to transfer ita powers to a company for a 
given period, reserving the right to take over the working of the 
order at the expiration of such period upon agreed terms. The 
Council has resolved to act upon this suggestion, it being unger- 


Hertford.—The T.C. on October 30th decided to light 
the markets by electricity. 


India.—Mr. Molesworth, who was consulted _on the 
feasibility of lighting with electricity the towns of Ootacamund, 
Coonoor, and the Cantonment of Wellington, has submitted his 
report. He is of opinion that the water-power available at the 
i rivers is more than sufficient to 
generate the required power, not only to light the three towns, but also 
to work the Nilgiri Railway. The Municipal Council has decided 
to forward the report to the Government, and to ask it to ascertain 
from the railway authorities whether they are prepared to work 
their line’ by electricity. 


Inverness.—At a meeting of the E.L. Committee on 
30th ult. the town clerk stated that he had received an application 
from a London electric lighting company stating that they intended 
applying for Parliamentary powers to introduce the electric light. 

e Committee stated that it was negotiating with the Canal 
Commissioners as to obtaining water-power from the Caledonian. 
Canal for the carrying out of the T.C.'s prov. order. 


Ipswich.—A L. G. B. inquiry into the application of the 
T.C. for loans of £69,900 for electrical en purposes, and £7,900 
for the provision of a refuse destructor, was held on October 29th. 
The town clerk stated that at present no street lighting by electricity 
was intended, but it was thought that the installation might bring 
new industries to the town. There was no opposition. The 
destructor in this case, as in many others where the Meldrum type 
is selected, is to be used to supply power at the electricity station. 


Isle of Wicht.—At the meeting of the R. D.C. on 
October 30th it was recommended that steps should be taken under 
the E.L. Clauses Act to control the supply of electricity within the 
whole of the Council's district. It was stated by the clerk that it 
would cost about £100 to obtain a prov. order as recommended, and 
the Council decided to refer the matter back to a special Committee 
for further consideration. 


Italy.—A large pig-iron making plant has just been 
completed at, Portoferraio, on the Island of Elba, to utilise the iron 
ore mined in the island. The plant comprises a large central power 
station, which provides the current for the lighting of the works, 
the operation of the lifts, cranes, &c. The generating plant consists 
of a Tosi 350-н.р. steam engine connected to а 200-& w. dynamo, and 
three 200-H.P. gas engines, each driving а 100-xw. dynamo. 


Keighley.— The report on the Corporation electricity 


works for the year ended June 30th last, shows a loss on the year of 


£2,519, bringing the total loss since the commencement to £4,058. 
The capital account shows a total expenditure of £46,471. It 
should be stated, however, that rents, rates and taxes swallowed up 
£318, or about 22:6 % of the total revenue—a sum which the engineer 
regards ав an unusual burden on the firet year's working of an 
undertaking which has at present so small a revenue. The con- 
sumers on June 30th numbered 92, the publio lamps 72, and the 
motors 12 (equal to 64 H. .). During the year 139,425 units of elec- 
tricity were generated, and of these 51,194 were sold to private 
consumers, and 29,543 for public lighting; 32,510 were used in 
works, and 16,178 units were used in distribution. The present 
machinery is capable of supplying three times the maximum 
demand of last year. The cost per unit for coal has been '73d., and 
for oil and water, &c., 08d. This the engineer thinks will compare 
favourably with any station of this output in the country. The 
prices charged for electricity," proceeds the report, "are too low 
to make the undertaking self-supporting until the output is con- 
siderably increased; but I don’t think there would be much 


demand at any higher rates. Atthe same time, it is evident that it 


will be unwise at present to reduce the rates further, either for 
lighting or power, until it is seen how the undertaking promises to 
develop. The argument that reduced rates lead to increased 
demand, and therefore to more profite, does not hold good beyond 
& certain limit.” The engineer estimates the output for the current 
year at about 180,000 units, and judging from the increase in the de- 
mand in the current year, he thinks that the undertaking may become 
self-supporting at the end of the fourth year of working, or 5 
if the tramways should require power next year. The presen 
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lant is equal to producing 400,000 units per annum, and the 
Tariner estimates that that amount would have to be generated per 
year to make the works self-supporting. 


Kingston-on-Thames.— There was a long discussion 
at the last Council meeting on the deferred question of appointing 
an expert to investigate the affairs of the electricity supply under- 
taking. The matter was re-opened because of a letter received from 
the Kingston Municipal Society, and the end of the debate was the 
passing of a resolution referring the Society to the previous 
decision to adjourn the consideration of the question for sii 
months. | | 


Leicester.—An explosion took place on Saturday in.a 
Corporation transformer chamber at the corner of Granby Street 
and Rutland Street. | | 


Leigh.—The T.C. on October 30th decided to promote а 
Bill for powers to supply electricity and to construct tramways. 


Leyton.—It is stated that the D.C. has made a profit of 
over £700 on its electric lighting supply during the past six months. 


Longton.— The T.C. has adhered to its decision not to 
supply electricity to manufacturers outside the present area of 
supply unless a guarantee is given to take 20,000 units per year at 
24d. per unit. 


Maesteg.—The U.D.C. intends to apply to the B. of T. 


for an electric lighting prov. order. 


Maidstone.—The E.L. Committee recommends that the 
supply of electrical energy to factories be at the following rates :— 
Provided that not less than 50 units per week, per kilowatt demanded, 
be used, 1d. per unit, and not less than 20 units, 14d. For motors 
not coming within the above, 2d. per unit. Subject to the sliding 
scale at present in use. . e, “мыш 


Manchester. -The City Council last week considered a 
proposal of the Electricity Committee that they should be em- 
powered to borrow £10,000 for the purcbase of motors, &c., to be let 
out on hire. The Committee's object was to accommodate the large 
number of manufacturers who are desirous of employing electricity 
as a motive power in place of steam. They hoped to supply в 
demand, and also to stimulate it. The scheme, however, was 
opposed by the chairman of the Gas Committee (Alderman Gibson), 
and after a long discussion was rejected in favour of an amendment 
that the application should be deferred until a full report had been 
presented to the Council as to the financial position of the Electri- 
city Department. There voted for the amendment 42 members, 
against it 23. 


Maritzburg.—The Electric Lighting Committee of the 
Borough Council recommended that an additional two miles of low 
tension cable be ordered, at an estimated cost of £840, and, after 
some discussion, the recommencation was adopted. 


Melbourne.—The transference of the electric lighting 
system of Melbourne from the Electric Lighting and Traction Co. 
of Australia, Ltd., to the City Council has now been practically 
completed. The chairman of the Electric Supply Committee of the 
Council gave an encouraging approximate estimate of the revenue 
and expenditure of the undertaking. For the present year, dating 
March 1st last to February 28th next, tbe expenditure will be about 
£44,000 for distribution, maintenance, &c., £12,200 in interest, and 
£9,800 will bave to be provided for sinking fund at the rate of 3 per 
cent. on £300,000 capital cost, a total expenditure of £66,000. The 
receipts he estimated would amount to just about the same sum, 
consequently the Committee expected the concern to pay its way 
from the first. The £65,000 expenditure included, however, £5,300 
profit for the past six months, which went to the company. Thus 
there was а reasonable hope, says the Sydney Daily Telegraph, that 
the Council would benefit to a considerable extent finarcially as 
well as in other directions. | a 

Newport.—The Electricity Committee of the Corporation 
is about to recommend a new scale of charges for current used for 
lighting purposes. The revised scale will be as foliows :— 50,000 
units and upwards per annum, 2d. per unit; 30,000, 24d. ; 20,000, 
3d. ; 12,000, 34d.; 8,000, 4d. 


Newquay.—The U. D.C. has passed a resolution inviting 


& firm of electricians to consider the lighting of the to b 
electricity. EE TOME 


North Wales,—* The Utility of Electric Energy in 
Wales ” was the subject of a lecture delivered by Sir W. H. Preece 
in Liverpool, at the inaugural meeting of the Welsh National 
Society on Friday evening last. In the course of his remarks the 
lecturer said that there was nothing so safe as electricity when it 
was properly managed, and that there was no place where electricity 
was used to a greater extent and produced cheaper than in Liver- 
pool In South Wales they were building a generating station 
worked by steam to produce 75,000 H.P., but he did not think that 
in North Wales there was more than 20,000 H.P. used. Yet he 
felt certain that in North Wales, with the waterfalls existing, they 
could get a central station—he thought the best place would be 
Carnarvon—from which it would be possible to transmit electrical 
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energy to every part of Carnarvonshire. In South Wales they had 
contemplated eight large stations. If they were to build a big 
station and utilise the power which they could get from the falling 
water in the Snowdonian Range, it was perfectly possible to 
supply the power at 4d. per unit, and equally possible to deliver it 
all over North Wales at 1d. per unit. They must get some support 
for these applications of electricity which were now lying at their 
doors waiting to be taken up, restrscted by want of knowledge, but 
not restricted by want of capital. 


Norwich. — The Corporation Electricity Committee 
intends shortly to make application for sanction to raise another 
loan (£10,000) for further extensions of the electric light under- 
taking. 


penrith.— The U. D. C. is considering a scheme for the 
electric lighting of the town. The minimum cost is put at £18,000, 
and it is proposed to purchase a corn mill at Southwaite Green, and 
to utilise the water of the River Eamont. 


Peterborough.—The T.C. has received from the L. G. B. 
permission to raise a loan of £13,900 for electricity supply purposes, 
repayable in 25 years. The Council applied for £14,000, but the 
L.G.B. deducted £100 proposed to be paid to the electrical engineer 
in respect of the works. 


Saxony.—The Helios Electriciliite-Aktien Gesellschaft, 
of Cologne, has decided to erect an electric power station at 
Crottorf, in Saxony, for the supply of light and power to the sur- 
rounding country. Water power derived from the falls of the Bode 
is to be used for driving the dynamos, and the power atation equip- 
ment comprises three hydraulic turbines of about 185 н.р. each; 
the three geared together to a common axle driving a three-phase 
alternator. A compound horizontal steam engine of 250 н.р. will 
take the place of the turbines when thesupply of water is inadequate 
for their efficient working; and a 500-E. P. steam engine direct- 
coupled to another alternator. The pressure is 7,000 volte. In the 
more important villages to which the company intend supplying 
energy, sub-stations are to be erected. 


Southampton,—The T.C. has applied for sanction to 
borrow an additional £4,315 for expenditure in connection with the 
new generating station at Western Bhore. 


Walthamstow.—The electrical engineer reports the 
total number of 8-c.P. lamps applied for as equal to 25,116. Mr. 
Enright, the engineer, has been instructed by the Committee to 
urge Messrs. Dowson to fix the new gas plant as soon as possible, 
and to inform them that the Council will enforce the payment 
of the penalties under the contract if the work is not completed in 
accordance therewith. In future all consumers using more than 
4,000 units per quarter are to be granted a discount of Id. per 
unit, on payment within 14 days after receipt of their accounts, 
and the present discount of 5 per cent. and 7k per cent. allowed to 
consumers paying 43d. per unit is in future only to be allowed to 
such consumers. 


Windermere.— The U. D.C. has agrced, jointly with the 
Bowness U.D.C., to engage an expert to inspect and report as to tbe 
lighting of the town by electricity. 


Worthing.—The Corporation has received the L.G.B.'s 
sanction to borrow £8,846 for electric lighting purposes. 


Wrexham.—A L.G.B. inquiry is to be held re tbe 
Council's application for a new loan of £11,000 for the purpose 
of extending the electricity works. 


Malvern.—The chairman of the Lighting Committee 
reports that tenders have been received for the: various things 
required in connection with tbe supply of electric light in the dis- 
trict.* These showed that the total cost of the undertaking would 
be something like £14,000 instead of £17,000, the original estimate. 


Swinton and Pendlebury.—The B. of T. has con- 
sented to an extension of time until October next for the U.D.C. to 
carry out the prov. order for supplying electricity. 


Milton- next-Sittingbourne.—The Kent Electrical 
Power Distribution Co., Ltd., has asked the U.D.C. to consent to 
ite application for a prov. order. 


Portsmouth.—At the meeting of the T.C. on October 
29th the E.L. Committee reported that the profit on the under- 
taking this year was £4,300, and that the expenses of management 
had been reduced from nearly 14d. per unit to ad. 

The T.C. proposes to apply to the L.G.B. for a loan of £17,100 for 
extensions of plant. This is necessary, owing to the installation to 
be made in the New Naval Barracke, which will produce &n esti- 
mated revenue of £5,000 per annum. | 


НоПапа,—Тһе Communal Council of Oude Pekela has 
withdrawn the concession awarded some time ago to the Eerste 
Nederlandsche Electr Maatechaffij, and confiscated its deposit. > 
new adjudication will, therefore, probably be announced shortly. 


Moulton,—The Parish Council has decided to asce:taiu 
the cost of lighting the village by electricity. 
(Continued on page 789.) 
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THE ELECTRIC LIGHTING OF SWORDALE. 


Ix our recent Power Number" we remarked that the 
number of water-power electric installations in this country 
is probably much larger than is generally supposed, and we 
are this week able to give a description of one not bitherto 
described, which possesses several points of interest, We refer 


to that at Swordale, 
near Evanton in 
Ross-shire, the resi- 
denceof Mrs. Randle 
Jackson. 
The house is a 

large one, standing 
in a fine estate, part 
of which is on the 
slopes of Ben Wyvis. 
A steep hill rises 
behind the house, 
from which mag- 
nificent views of 
the Cromarty Firth, 

Glen Glass, and 

Ben Wyvis, the 
“Giant of the 
North, can be 
obtained, and below 
the ground slopes rapidly to the River Skiack, from 
which the power is obtained. 

The Skiack is a river some 12 miles long and draining 
about 15 square miles of country some of the land drained 
is nearly 3,000 ft. above sea level. Thie river is a rapid one, 
and passes through no lakes which would serve to regulate 
the flow ; when therefore it rains heavily on Ben Wyvis, or 
when the winter snows melt, the water comes down in huge 
spates, and has been known to rise and fall some 8 ft. in the 


THE MAIN FALL, 


course of aday. During the dry weather the flow is mainly 
kept up by springs which abound on the Lills. 

About 300 yards from the house is a fine waterfall with 
an almost perpendicular drop of 15 ft., and with rapids 
above and below. Some 10 ft. in the fall of the rapids have 
been. ntilieed, and thus the total head is 25 ft. 

About 100 ft, above the main fall a massive concrete dam 
has been thrown right across the stream, and at one end of 


View SHOwING PiPE-LiINE. the 


this, close in shore, a strainer pit has been constructed. On 
the right bank the dam is built into rock, but on the left 
bank it had to be carried well into a bed of boulder gravel. 
The footing of the dam in the river is solid bed rock 
throughout. 

Inside the strainer pit is the usual pentrough and zinc 
strainer, and closing the entrance to the pipes is a sluice 

suspended by stout 

steel rope, and raised 
and lowered by 
winch and handle. 

The entrance to the 

strainer pit is 

guarded bya grating 
of iron bara, to ex- 
clude roots of trees 
and the great 
branches which are 

often brought down 
in floods. 

The pipes used 
are 20-in. riveted 
steel throughout, 
and for the first 
100 ft. after leaving 

Strainer pit 

they run over an 
almost level shelf of rock of the hardest whinstone; after- 
wards they pass round a difficult rocky bluff, supported on 
Stone and brick piers, thence into a short trench, and finally 
along an embankment into the turbine house. The total 
length of the pipe is about 400 ft. 

The turbine house is a simple square building, with 
accommodation for two generating sets, The tail pit is 10 ft. 
deep, and is solidly constructed of Portland cement and stone 
obtained from the excavation of the foundations and tail 
race, the ground being boulder gravel full of great, granite 


„ SWwORDALE." 


and whinstone boulders, brought to their present position 
during the ** Great Ice Age," when the valleys around Ben 
Wyvis were filled with immense glaciers. The tail race is 
50 ft. long, and after passing under the turbine house is open. 

The plant at, present fixed consiste of a Mavor & Coulson 
dynamo coupled direct to a Gilkes * Double Trent " turbine, 
running at 500 revolutions per minute. The output at full 


load is 70 amperes at 140 volts. The oiling arrangements 
n F 


sisal —.— 
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are automatic and continuous, and the whole plant is so 
arranged that it can be shut down automatically and left 
until it is necessary to start again. The dynamo is shunt 


AUTOMATIC SHuT-pows DEVICE.’ 


and compound 
wound, so as to 
either charge 
batteries or run the 
load direct. The 
mains from the tur- 
bine house to the 
house arethe British 
Insulated Wire 
Co.'s concentric 
lead-covered and 
armoured cables, 
run in atrench to 
the battery house, 
where the main 
switchboard is 
situated. 

. The battery is of 
the Chloride Elec- 
trical Storage Co.'s 
make, consisting of 
55 cells of 300 
ampere - hours 
capacity at the 6 
hours discharge 
rate, and all 
arranged on the 
same level so that 
all cells are equally 
accessible. 

One end of the 
battery house is partitioned off to accommodate the 
switchboard, which contains battery charge and discharge 
switches of the parallel type, an automatic Crawley 
battery switch, and instruments of the dead-beat moving 
coil type. A reversible Aron battery meter reading direct 
in ampere-hours and containing Miller’s device for auto- 
matically adding an extra charge to the battery is fitted, 
and there is also a special relay for operating the sluice. 

A specially interesting feature of the installation is the 
automatic arrangement for shutting down the whole plant 
when the battery is fully charged. 

As already stated, the sluice at the head of the pipe line 
is raised by a steel cable operated by a winch. An electro- 
magnetic device is combined with this winch, so that when 
the magnet is excited it pulls up an armature with consider- 
able force, striking a toggle joint connected with a detent 
and thus freeing the winch and allowing the sluice to fall 
and shut off the water from the pipe line; a counterweight 
is provided to prevent the heavy cast-iron sluice from falling 


with too great a shock. A heavy sluice is necessary, as the 
rush of water would prevent it closing if it had not a con- 


siderable momentum. | 
The magnet on the sluice gear is excited from the dynamo, 


% SwORDALE " TURBINE PLANT. 


as shown in the diagram on p. 783, the current being 
switched on by the relay referred to in the description of the 
switchboard. The relay is operated by current from two cells 
of the battery, the circuit being closed by а small attachment 
to the Aron meter, which makes contact when the pointer 
indicates that the battery is charged. It will thus be seen that 
when the battery is full, the sluice falls, the pipes empty 
themselves through the turbine, and when the dynamo 
current reaches zero the Crawley switch cuts the battery out. 

By means of this arrangement the attendant need only 
pay one visit a day to the turbine house,.and after setting 
the plant to work he may leave it, to attend to other duties, 
with the certainty of its shutting down at the proper time. 
The regulation of the house pressure can be attended to 
by one of the servants in the house. 

This arrangement is, we understand, quite novel and 
works admirably, and it will be readily appreciated that 
while originally designed for this water-power installation, 
it is applicable not only to water-power plant, but also to 
oil and gas engines, and in isolated installations it should be 
valuable. It has, we understand, been patented. 

The work in the house hes been carried out on the con- 
centric system with lead-covered wires. The fittings are 
mostly of Messrs. Osler’s make. Electric heating is used in 
the turbine and battery houses, and there is ample power in 
the fall for an extensive electric heating installation in the 

house. 

Previously to the 
introduction of elec- 
tricity, oil lamps 
were used through- 
out the house, and 
as these required 
cleaning and trim- 
ming daily, it will 
be understood what 
an immense boon 
the electric light has 
proved to residents 
and servants alike. 
Not only is it a 
convenience, but 
actually a consider- 
able economy, for 
beyond the use of 

a small quantity of 
lubricating oil and 

the attendant's time 

for one hour a day, 
there are absolutely 
no running costs. 
The installation 
has been in use for 
over a year ; it was 
designed and super- 
vised by Mr. Walter 
P. Adams, M. I. E. E., 


poe: S VIEW SHOWING TURBINE HOUSE. 


to whom we are indebted for the photograpbs reproduced 


in this article. 
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THE LEEDS ELECTRICITY WORKS 
EXTENSIONS. 


THE NEW Two-PHasE PLANT. 


Tun electricity supply works at Leeds have been in opera- 
tion since May, 1893, from which date up to December, 
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SwoRDALE; DIAGRAM OF AUTOMATIC SuuT-DowN DEVICE. 


1898, they were under the control of the Yorkshire House- 
to-House Co, When the Corporation effected the purchase, 


оТ 


its favour. It is contemplated that gradually a number of 
s existing single-phase alternators will be converted to two- 
phase. 

The site which the Corporation had available for the 
new works comprised an area of 290 ft. x 181 ft., and 
it was decided to build on the whole of this land at once. 
The buildings consist of engine house, switchroom, cable 
cellar, boiler house, stores, and workshops. The engine 
house is 220 ft. long x 65 ft. in width x 33 ft. high from 
floor line to crane rail. 

The switchroom is built with a view to accommodating 
step-up transformers for feeding the outlying districts of the 
city at extra high pressure if it should be necessary later on. 
Underneath the switchroom is a cable cellar, leading to the 
subway running from the works to Queen Street, This 
extends the whole length of the switchroom, and forms a 
ready means of bringing the cables from the dynamos to the 
switchboard, and taking the circuits away to the different 
parts of the town. Over the switchroom is the stores, and 
over the boiler house is placed a coal store, which is capable 
of holding 4,000 tons of coal, about four weeks' consumption. 

The plant installed in the engine room is of British 
manufacture. It includes one McLaren engine and 


LEEDS: GENERAL VIEW OF NEW Two-PHASE PLANT. 


there were 65,328 lamps (35-watt equivalent) connected to 
the mains, and the plant capacity was 2,400 kw. Very 
large extensions were carried out from year to year, and by 
March last there were 178,422 lamps connected, and the 
plant capacity was 5,940 Kw. 

It has recently been found necessary to again enlarge the 
works, in order to meet the growing demands for power as 
Well as lighting, and it was considered wise policy to carry 
out an extension which shall be sufficient to provide for some 
years ahead, thereby enabling larger units and labour- 
Saving apparatus to be put in and reducing the working 
costs by producing energy on a large scale. Я 

The question of supplying power for motors was very 
carefully considered by the Committee, and it was decided to 
put down the new extensions for generating two-phase alter- 
nating currents, as this system is very suitable for driving 
motors. The ease of conversion of an existing single-phase 
distributing system to two-phase was also a strong point in 


one Belliss engine, both coupled to alternators made 
by the Electric Construction Co. The size of the engines 
is 2,400 H.P., and the capacity of the dynamos is 1,500 
Kw. each. The engines are of the triple-expansion 
enclosed type with forced lubrication. The dimensions of 
the McLaren engine are as follows :— High pressure cylinder, 
274 in. diameter; intermediate, 39} in. diameter; low pres- 
sure, 644 in. diameter; stroke, 24 in.; speed, 200 r.p.m. 
The valves in this engine are Trick-ported slide valves, 
balanced horizontally and vertically. The space occupied 
by the engine is 24 ft. x 9 ft. x 20 ft. high, and the floor 
space occupied by the whole plant, engine and alternator, is 
38 ft. x 18 ft.6 in, The governor is of Messrs, MeLaren's 


patent automatic expansion type. 


The dimensions of the Belliss engine are :—High pressure 
cylinder, 22) in. diameter; intermediate, 35 in. diameter ; 
low pressure, 55 in. diameter; stroke, 2 ft. 6 in.; speed, 
200 r.p.m. The valves are of the piston type, and the 
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governor acts on the throttle. The space occupied is 
25 ft. 8 in. x 8 ft. x 22 ft. high, and the floor space 


LEEDS: TRANSFORMERS. 


occupied by the whole plant, engine and alternator, is 38 
ft. x 18 ft. 6 in. 

The dynamos are made to supply two-phase current at 50 
periods per second, and generate 2,000 volts in each phase. 
The armature is stationary and the field magnets revolve. 
The alternator shaft is bolted up direct to the engine 
coupling, and runs therefore at 200 r.p.m. The diameter 
over the field magnets is 13 ft. 6 in., and the weight of the 


magnets and wheel Я ; 


and shaft is 28 tons. 
The magnet poles 
are bolted to a cast- 
steel ring which fits 
over а cast - steel 
spider. The arma- 
ture winding is of 
the Electric Con- 
struction Co.’s usual 
slot type, 

The maximum 
output is 1,750 kilo- 
volt-amperes at 
2,200 volts ona 
load having a power 
factor of 8, each 
machine having 30 
poles, giving 50 
periods per second. 
The fly-wheel effect 
is such as to reduce 
the fluctuation in 
velocity during a 
revolution to less 
than ЬШ of 1 per 
cent. from the mean 
velocity, and Ше 
paralleling force is 
80 great that the 
synchronising cur- 
rent is hardly per- 
ceptible. The 
guaranteed com- 
mercial efficiency is 
95 per cent. at half 
load, while, close 
regulation of voltage 


being so essential | | LEEDS: BzLLIS8 Ename AND E.C.C. ALTERNATOR. | the 


with two-phase 
machines required to work on a combined motor and 


lighting load, the specification calls for a maximum 
drop in voltage from no load to full non-inductive from the exhaust steam before it passes into the condenser. 


load of 4 per cent., and of 12 per cent. on a load having a 
power factor of 8. It is further guaranteed by the con- 
tractor that when one phase is carrying full non-inductive 
load, the other being on open circuit, the difference in the 
voltages of the two phases will not exceed 34 per cent. 


CABLE SUBWAY AT LEEDS. 


The E.C.C. are expecting that the machines will give 
even better results than the specification calls for, as their 
700-Kw. two-phase machines, working in the same station, 
when officially tested by Mr. Robert Hammond for the 
Corporation, showed a drop of les than 3 per cent., and а 
voltage difference of 23 per cent., one phase being loaded and 
the other on open circuit. The exciter for each machine is 
mounted on the alternator shaft, and is of 8 KW. capacity. 

In the cellar be- 
low the engines are 
placed two surface 
condensing plants, 
made by Messrs. 
Cole, Marchent and 
Morley, one con- 
denser for each 
engine, in con- 
nection with which 
are two centrifugal 
pumps, made by 
Messrs. Belliss and 
Morcom, Ltd. The 
condensers have 
8,100 sq. ft. of 
heating surface 
each, and the 
number of tubes in 
each condenser is 
2,245, of 4-in. in- 
ternal bore, and 7 ft. 
9 in. in length. 

The steam, feed, 
exhaust, suction, 
and air pump dis- 
charge pipes, oil 
filters, &c., were 
supplied by Messrs. 
John Spencer, Ltd., 
of Wednesbury. The 
steam pipes are of 
lap-welded steel, 
with flanges welded 
on. The exhaust 


iron, riveted, and 
remainder 0 
the pipes are cast 
iron. In the exhaust 
pipe, between the engine and its condenser, is placed a 
Holden and Brooke’s oil separator, for extracting the oil 


pipes are wrought. 
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and the discharge water from the air pump for the con- 
densers is passed into the feed tanks placed in the pump 
house, 

There is a 30-ton overhead travelling crane supplied by 
Messrs. J. Booth & Bros., Ltd., of Rodley, It is equipped 
with a two-phase motor. 

The switchboard was made by Messrs. Ferranti, Ltd., and 


consists of six sets of their two-phase oil-break switches on. 


the dynamo board, with the necessary bus-bars, synchronising 
apparatus, &c., and 30 circuit panels of the ordinary spring 
break type. The apparatus is mounted on a glazed brick 
wall, the dynamo board being on one side and the circuit 
board on the other side of the wall. The exciter regulators 
are placed on a separate table away from the board, with the 
instruments in the exciting. circuit placed on a small board 
at the back of the | 

controlling table. 
The new board is 
coupled up to the 
existing switch- 
boards by three sets 
of feeders. | 

The cable cellar 
running under the 
floor of the switch- 
room i8 80 arranged 
that the cables 
leaving the board 
are carried down 
direct on to shelves, 
supported on 
brackets carried on 
iron pillars, and the 
cables then pass 
away into the cable 
subway, which runs 
as far as Queen 
Street, a distance of 
350 yards. By this 
means it is possible 
to get at any cable 
easily and at any 
time, as there is a 
space of 2 ft. 6 in. be- 
tween opposite tiers 
of shelves through 
which the attendant 
can walk. The sub- 
way proper is 11 ft, 
wide x 7 ft. high, 
with a line of pillars 
supporting the 
girders in the roof. 
The brackets in this 
subway are fastened 
into each of the side 
walls, forming a line 2126280790008 Lii. 
of shelves on each 
side, and there are 
also brackets placed 
on the centre 
columns, one tier of brackets on each side of each pier, 
thus leaving a walk of 2 ft. 6 in. on either side between 
the wall brackets and the pier brackets. The subway is 
capable of holding 200 cables, Outlets are provided at each 
street crossing for the exit of cables. The whole of the 
subway is enclosed in waterproof course. 

At each of the sub-stations there is з transformer of 
60-KW, output, the primary current being supplied at 2,060 
volte, 50 periods; the secondaries are wound to give either 
205 or 410 volte, These transformers are of the E.C.C. 
patented type, the special feature being the use of circular 
stampings, having only one joint, thus giving the lowest 
possible magnetic resistance for a given coil area. The tests 
show an open circuit loss of 460 watts, and a guarantee is 
Eiven that the magnetising watts will not increase after the 
transformers are put to work, the drop in voltage from no- 
load to full non-inductive load being just 1 per cent., while 
оп а load having a power factor of 75 the drop is still 
under 2 per cent. 


LEDS: E. OC. C. ALTERNATOR AND McLABEN ENGINE. 


The boiler house is arranged to hold 24 water- tube boilers, 
with 4,300 sq. ft. of heating surface each. At the present 
time there are installed eight Babcock & Wilcox water-tube 
boilers fitted with superheaters and purifiers. The boilers are- 
fitted with Meldrum’s coking stoker, and forced draught. 
They are arranged to be placed 12 on one side of the boiler 
house, and 12 on the other, with a space of 26 ft. between the 
fronts of the boilers. Immediately above the boiler house is 


‘the coal store, where the coal is stored, and from which it 
gravitates by means of inclined shoots into the ‘mechanical 


stokers. There are two shoots to each stoker. The coal, 
after being placed in the overhead bunker, thus gravitates 
automatically through the coal shoots into the hopper of the 
mechanical stoker, and it is then passed through the fires 


mechanically by means of the moving bars, &c., in the 
stoker. When 


burnt, the clinker is 
thrown off the end 
of the bars on to an 
inclined shoot, and 
the ashes are re- 
moved into a cellar 
under the boiler 


provision is made 
for slacking them ; 
they are then 
taken away by 
means of an ash 
conveyor, and 
stored in an over- 
head bin at the 
north end of the 
boiler house until 
they are removed 
from the works. An 
economiser is placed 
over the boilers, be- 
tween the coal store 
and the western 
wall of the engine 
house. This econo- 
miser is made by 
Messrs. E. Green 
and Son, Ltd., and 
consists of 960 
tubes of their 
standard make ; 
special provision, 
however, is made to 
provide for expan- 
sion and contraction 
in this long length. 
Provision is also 
made № this boiler 
house for three 
other economisers of 
the same size, one 
economiser to each 
set of six boilers, 
There is only one 
chimney placed in the centre at the eastern side of the 
boiler house, the boilers from the west side of the boiler 
house being connected to the chimney hy means of an over- 
head flue. The line shafting for driving the mechanical 
stokers and the conveying plant is all driven by means of 
two-phase motors. 

The pump house is situated at the south end of the boiler 
house and is fitted with two feed tanks; itis capable of 
holding seven Weir pumps, which would feed the whole 94 


boilers, At present there are provided two pumps with a 


capacity of 4,000 gallons per hour each, and one with a 
capacity of 8,000 gallons per hour. There are also installed 
two Worthington pumps, one with a capacity of 12,500 
gallons per hour and the other 25,000 gallons per hour. 
These pumps are used for drawing the water from the river, 
passing it through a battery of Hawksley Wild & Co.'s 
filters, and then discharging the water into the overhead 
Storage tank. 

The coal conveying plant, not yet erected, is being. supplied 


house floor, where. 
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by the New Conveyor Co., and consists of elevators and con- 
veyors for the coal and ash conveying plant for the ashes. 
The coal is brought down to the works in the Corporation’s 
own boats, and is discharged by means of a crane made by Mr. 
Thomas Smith, of Rodley. This crane is mounted on an 
elevated structure 15 ft. above the wharf level, and is 
capable of travelling over a distance of about 60 ft. on this 
structure. It is fitted with*a grab to enable the coal to be 
handled as quickly 
as possible. Im- 
mediately under the | 
crane rails is placed 
a plate conveyor, 
which runs under the 
whole length of the 
elevated structure for 
thecrane, The plate 
conveyor is 3 ft. wide, 
and fitted immcdi- 
ately above the plate 
conveyor are fheet- 
iron sides, placed on 
an angle to direct 
the coal when dis- 
charged from the 
grab direct on to 
the conveyor. The 
coa] is then taken 
to a hopper imme- 
diately outside the 
boiler house entrance, 
and is there elevated 
by means of two con- 
veyors to the coal 
stores, through which 
it is transmitted on 
three pushplate 
conveyors, one in the middle, and one on either side 
of the bunkers. The coal can thus be discharged at any point 
іп the stores as required. The plant can deal with 40 tons of 
coal per hour. From the stores the coal gravitates down 
the inclined shoots to the mcchanical stokers, as explained 
above. The ash conveyor is of the plate conveyor type, and 
carries all the ashes to the north end of the boiler house. 
The ashes are thcre discharged into a bucket elevator, 
carried up and discharged into an overhead  ash-bin, 


from which they are released and discharged into carts · 


by means of a shoot at the bottom of the bunker. 
The workshops are at the north end of the buildings, and 
include mechanics’, smiths’, and joiners’ shops, all repairs 


Fie. 2.—MaGseEtic: SEPARATOR. 


being! dor e on the premises except in the case of very large 
work. y 

Mr. H. Dickinson, the Corporation’s electrical engineer, 
was responsible for the electrical and engineering part of 
the undertaking, and. we are indebted to him for the 
accompanying photographs of the plant. 


Fic. 1.—Мотов DRIVINGd Loa Saw. 


MOTOR-DRIVEN TOOLS AT THE BRUSH 
WORKS. 


In a modern manufactory such as that of the Brush Elec- 
trical Engineering Co., at Falcon Works, Loughborough, it 
is but natural that the electric motor should be very strongly 
in evidence for driving the numerous machine tools which 
are employed, in the various departments where car building 

Е operations, the manu- 
facture of motors 
and generators, &c., 
are in progress, We 
give herewith illus- 
trations of a number 
of the specimens to 
be met with. 

Several large hori- 
zontal saws are in 
use, one being a 
24 in. x 24 in. 
with 36 ft. table, 
driven by belt from 
а 6-BH.P. Brush 
enclosed motor (1, 300 
r. p. m., 220 volts). 
This saw is situated 
between the old log 
yard and old timber 
shed. The motor is 
of a type which is 
made and stocked 
by the Brush Co. in 
14 different sizes, 
ranging from 4 to 50 
B. H.P., and it is 
specially designed for 
factory and machine 
It can be open, semi, or totally enclosed 


tool driving. 
at will. 

Another saw, whose driving arrangement we show in fig. 1, 
isa 48 in. x 48 in. with a 40 ft. table, and it is driven by a 
belt from a 15-н.р. Universal motor running at 1,100 revolu- 
tions. This saw is placed between the new log yard and the 
new timber store. Large logs are passed from the log yard 
through this saw, cut up, and passed into the timber stores, 
where they remain until they are well seasoned. 

Fig. 2 shows a four-pole enclosed motor, driving а 
magnetic separator, which is fixed in the stores department, 
where all metal borings are sent for separation from iron or 
steel borings. The motor is of 1 B. H. P. (220 volts at 1,300 
revolutions) and drives by belting. À 


Fra. 4.—MoronB-DRiveN LATRE. 


A 15 B. H.. Brush Universal two-pole motor drives а 
large horizontal drill 12 ft. x 10 ft., as shown in fig. 3. 
This machine is used for drilling stator and magnet castings 
of large jalternators and generators, The motor runs at 
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1,300 revolutions, and the voltage, as in all other cases, is 
220 volts. 

Two large 20-ft. face lathes, for turning and boring the 
rotors and stators of large alternators, ere driven by a 
25-B. H.P. Universal two-pole motor, running at 860 revolu- 
tions. This is shown in fig. 4. The largest motor is of 
50 B.H.P. (480 revolutions), of the same type, and it drives 
(see fig. 5) a 10-ft. x 10-ft. x 20-ft. large planer for 
planing the underbed and soleplates of large alternators and 
generators. There is also а 36-B. H. P. similar motor fitted as 
a stand-by to this 
large planer, in case 
the 50-B.H.P. motor 
should give out. It 
runs at 1,000 revo- 
lutions per minute. 

A small planer 
(8 ft. x 8 ft. x 
16 ft.) for planing 
large castings is run 
by a 31 -B H. T. 
motor at 880 revo- 
lutions, In fig. 

6 a two-pole motor 
is shown driving a 
centrifugal pump, 
which draws water : 
from the canal a 
mile away through 
two 12-in. cast- 
iron pipes, for sup- 
plying the testing 
room and power 
house with circu- 
lating water for . 
condensing and 
other purposes. The 
motor is rated at 
38 B. H.P., and runs "e 

at 550 revolutions to give 2,000 gallons of water per minute. 

A two-pole overtype motor drives, through spur gearing, 
an air pump attached to а portable condenser (fig. 7), 
used for the purposes of water consumption tests in the test 
room. The motor gives 8 B.H.P., and its speed is 750 revo- 
lutions. 

A foundry blower is driven through direct coupling by a 
two-pole motor, rated at 25 B. H. P., and running at 900 revo- 
lutions. A performance of 3,000 cub. ft. per minute is 
obtained from this blower. 


Fic. 8.—ErECrBICALLY-DBRIVEN CIRCULAR Saw. 


TRAIN LIGHTING BY ELECTRICITY. 
By A RAILWAY OFFICIAL. 


THE lighting of railway trains by electricity was a subject 
in which considerable interest was manifested a few years 
ago, but, whilst there has been some progress in adapting 
electricity as an illuminant for this purpose, the extent of the 
progress made is not nearly so great as was at one 
time anticipated, and may even be said to be some- 
what disappointing. 
There have been, 
no doubt, many 
causes contributing 
to this result. 

Electricity, when 
first tried for the 
purpose, had bnt 
recently-attained to 
the dignity of a 
branch of engineer- 
ing, and the appa- 
ratus used to give 
efect to the require- 
ments perhaps left 
something to be 
desired: The con- 
ditions under which 
the new illuminant 
had to be applied 
were also somewhat 
onerous, and in- 
volved special ar- 
rangementsof appa- 
ratus. It was also 
soon discovered that 
traffic requirements 
prevented distri- 
bution throughout 
a train from one point except in cases where 
the trains ran en bloc. Where trains require to be 
broken up at different points on the route, it is abso- 
lutely imperative that each car should be self-contained if the 
lighting is to be continuous. 

Perhaps, however, the principal cause of the slow progress 
of train lighting by electricity consisted in the strong position 
which gas lighting took up about the time when elec- 


tricity was being experimented with, the great improvement 


in lighting effected thereby, and the large sums sunk in 


Fic. 6 —Moror-DrtvEN CENTRIFUGAL PUMP. 


«The only other machine that we propose to direct atten- 
tion to is a 20-in. circular saw (fig. 8) in the packing ware- 
house, This is driven by an 8-B.H.P. motor (two-pole), 
running at a speed of 1,500: revolutions рег minute. 


Fic. 3.—ErxcTRICALLY-DRIVEN DRILL. 


installing the plant and equipping the trains. Leaving side 
issues for the present, it must be confessed that the lighting 
of railway trains by gas has hitherto been very successful, 
and that, considered as an illuminant only, changes to elec- 
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tricity are only likely to be made for sentimental or adver- 
tising purposes, so long as our railways are operated as at 
present. The systems lend themselves admirably to the 
requirements. Each carriage contains its own supply under 


Ес. 7.— OVERTYPE MOTOR DRIVING Ain-POMPF. 


excellent conditions as to maintenance, the light is as a rule 
200d, steady and well distributed, and the products of com- 
bustion do not foul the air in the compartments, the supply 
of gas can be easily and quickly replenished at stated points, 
and the system makes but small demand upon Ше 
locomotive. 

This question of demaud upon the locomotive is of some 
importance, especially in the case of fast long-distance trains. 
In the case of gas, the illuminant is prepared beforehand, and 
the demand upon the locomotive is confined to the addi- 
tional tractive effort required in con- 
sequence of the additional weight owing 
to the carriage of the gas containers, &c. 
This weight is very small compared with 
that of the vehicle, and the additional 
tractive effort, where speed is the most 
important factor in the power required, 
becomes microscopic. n 

On the other hand, with the ordinary 
arrangement of dynamo and cells for 
each carriage, the increase in weight 
may be as great or even greater than 
with gas, and, in addition, whatever power 
is absorbed in the mechanical arrange- 
ments and in the circuits must necessarily 
be drawn from the locomotive. The power 
as absorbed may look small when com- 
pared with the total power developed by 
the engine, and it is undoubtedly во; 
but when, as often happens, the engine 
is working to its last ounce, so to speak, 
the difference counts in the opinion of 
locomotive engineers. In the continual 
duel between the locomotive and traffic 
departments, the latter may be trusted to 
provide the former with all the work the 
locomotives can perform. It is not the 
average road that tella the tale, and 
strains the coal and water space, and 
the steaming quality of the boilers: but 
the gradients which have to be negotiated 
here and there, and for which the engines 
have to be carefully nursed. 

It is difficult to accurately gauge 
the effects on tbe engines. Locomotive 
engineers are naturally sceptical of 
the truth of statements which imply 
that electric light can be obtained in 
the method ordinarily employed without 
affecting the performance of the engine 
for its original purposes. Calculations 
of the power absorbed in the circuits do not con- 
stitute a reliable guide to the full effects experi- 
enced. Careful drivers aver that the difference in the 


“feel” of the train is appreciable, but the true test is the 
coal consumption under identical conditions, Such state- 
ments, however, as “an engine working from Crewe to 
London burns an additional 14 cwt. of coal if the train is 
fitted with electric light" are loose, and do not 
give full details of the comparative tests. This would 
imply that the extent of use is unimportant, and that all 
details relating to the trains, speeds, weights, and train resist- 
ances, including that due to atmospheric conditions, were all 
precisely similar. Such conditions, of course, apply equally 
to the “drag” of the trains which drivers feel. The 
subject is one on which it is most difficult to do more 
than theorise, since the total effects upon the locomotive are 
due to a variety of causes, which are not easily separable, 
and which are not constant. Such tests as would be required 
to establish the facts are not common on railways, and the 
arrangement of precisely similar conditions for comparative 
tests would be almost an impossibility in ordinary service, 
and hardly worth the trouble of special arrangement under 
existing conditions. The fact remains, however, that the 
necessary power must under the conditions assumed be 
drawn from the locomotive, that such comparisons as have 
been made indicate greater effects than would be assumed 
from theoretical considerations, and that there is, therefore, 
some amount of prejudice against imposing this extra work 
on the engine. | 

A writer in the Engineering Magazine for October gives 
some interesting particulars with regard to train lighting 
on the Continent, from which we find that lighting by 
candles is still in use in some parts. Lighting by oil lamps, 
petroleum oil gas, oil gas enriched with acetylene, and by 
electricity, are all dealt with. A description of a system of 
lighting by accumulators in use on the Northern Rail- 
way of France is also given, but its value is some- 
what marred by errors in the diagram showing the connec- 
tions of the cells, regulating switches and circuits. There 
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Fic. 5.—50-H. p. MOTOR DRIVING PLANER. 


are 60 cells, arranged in two batteries of 30 cells each, to 
each carriage, these being carried in special cases attached to 
the framework. The cells are charged in situ before the 
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departure of the train, from circuits arranged on the plat- 
form. | 

Such а system as this, or that described by the ваше 
writer as in use on the Jura-Simplon Railway in Switzer- 
land, where the cells are charged at a central station and 
distributed as may be necessary from a special distributing 
car, makes no other demands upon the locomotive than arise 
from the additional weight imposed, and corresponds more 
closely, therefore, to the conditions under which gas is 
ре The lighting of trains from accumulators ready 
с 
the.capacities of the cells require, has also been ехрегї- 
mented with in this country, but the progress has been very 
small compared with the opportunities. The reasons for 
this are, probably, not hard to find. The comparatively 
high price of electrical energy in this country, the daplica- 
tion of batteries to admit of replacements, the labour cost of 
such replacements, the time occupied in charging, the dete- 
rioration of the cells, and the large amount of capital 
already sunk in the equipments for lighting by gas, all 
combine to hinder the progress of lighting trains by elec- 
tricity. 

There is, however, one aspect of the question of lighting 
trains by gas which should not be neglected. The presence 
of large quantities of gas on trains which may have suffered 
disaster is undoubtedly a source of great additional peril to 
those who may be involved. Railway mishaps are them- 
selves sufficiently formidable, and not infrequently have given 
rise to fire among the débris. If to this is added the libera- 
tion of quantities of gas by damage to the containers, the 
danger of в general conflagration, as an addition to the other 
horror& of a railway accident, becomes very great indeed. 
That the containers are, or can be made, sufficiently 
strong to prevent escape of gas under such conditions is 
unthinkable. That such occurrences have not as yet 
taken place may be considered as a testimony to the 
care exercised by railway companies in the working of 
their traffic, rather than evidence that the danger is 


non-existent, or even remote. Changes in the character 
of train lighting, as in other things, come about as the 


result of imperative demand, or the presence of facilities 
for such changes, At present there is no public outcry for 
better service, such as led to the introdaction of gas in place 
of oil, and the facilities for electric lighting will only come 
when and as the electrification of railways progresses. 
Meanwhile the present methods of effecting train lighting by 
electricity can only be looked upon as stop-gaps. 


ELECTRIC LIGHT AND POWER NOTES. 


(Continued from page 780.) 


Swindon,—The T.C. has fixed the price of energy for 
lighting purposes at 5d. per unit as а flat or uniform rate, or upon 
the maximum demand system at 2d. per unit for all energy con- 
sumed, plus a capital sum on the basis of £7 103. per KW. per 
annum; 5 per cent. discount is to be allowed on accounts settled 
witbin 14 days. 

The Town Hall is to be wired for electric light. 


 Newcastle-under-Lyme.—The T.C. has decided not to 
entertain the offer of the Potteries Electric Traction Co. to supply 
energy to the Corporation. n 


Walton,—Tbhe U. D. OC. has decided to apply for electric 
lighting powers. S 

Walthamstow,—The accounts for the first year's 
working ending September 30th, 1902, of the electricity supply 
undertaking have now been made up. The total receipts are 
£6,680 and the working expenses £2,915. After paying interest and 
sinking fund charges, which amounted to £2,738, there is a profit of 
£1,027—an extremely good result. Mr. F. A. Wilkinson, the 
electrical engineer, reports that there are applications in hand for 
26,400 8-0.P. lamps, and that motors of 100 total н.р. are connected. 
It will be remembered that Westinghouse gas engines and pro- 
ducer plant are in use at Walthamstow. 


Brussels,—On the 3rd inst., the new Brussels—Midi and 
Forest line which has been “electrified,” was successfully 
inaugurated. The line was opened to the public on Tuesday, 


arged and changed as the exigencies of the service and 


ELECTRIO TRACTION NOTES. 


Ayr.—The Corporation tramways, it is stated, for the 
first year's earnings show £12,504 as income. The expenditure, 
including 3 per cent. depreciation on capital, also interest and 
sinking fund charges, totals to £10,434 13s., leaving a net balance 
of £2,069 5s. 2d. The receipts per car-mile were 10°34d., and the 
expenses per car-mile 8 63d. 


Barrow.—The Sub-committee has accepted the tender of 
the British Insulated Wire Co. for underground work agd the con- 
struction of permanent way. It is said that there will have to be 
two kinds of car, as the Salthouse Road bridge is too low to allow a 
double-decker car to go under, and the probability is that the 
Committee will have to adopt single-deckers for Salthouse and 
double-deckers for other portions of the line. 


Beckenlham,—The U.D.C. has entered into an agree- 
ment with the B.E.T. Co., whereby the Council is to promote a Bill 
in the present session of Parliament authorising the construction of 
electric tramways in the town, and to lease the tramways to the 
company for 28 years. The company agrees to pay to the Council 
during the first 10 years 64 per cent. per annum on the sum 
expended ; 7 per cent. for the next five years; 74 per cent. for the 
following five years; and 8 per cent. for the remainder of the term. 
The Council is to have the option of purchase at the end of 10 years, 


. and to supply energy at 2d. per unit, with a minimum annual pay- 


ment of £900. If any other than the overhead trolley system is 
adopted, the company is to have the option of withdrawing from 
the agreement. | 


Belfast.—The Belfast Tramway Co. has purchased the 
Ligoneil branch line, which connecte that growing manufacturing 
centre with the city, and the Sydenham line, which serves a 
populous residential subarb, at £10,000 each, thus giving the com- 
pany’s trams a clear run of seven miles from point to point. This 
move has given the company advantage over the Corporation, which 
hoped to bring it toterms. The company has applied formally to 
the Corporation for permission to electrify the newly acquired 
branch lines and the connecting parts through the city. 


Bilston.—On Thursday last week Col. von Donop visited 
Bilston, and made a B. of T. inspection of three additional sections 
of tramways constructed by the B.E.T. Co., viz., from Bilston to 
Bradley, from Willenhall to the Wolverhampton borough boundary, 
and from Willenhall to Darlaston, which are extensions of the 
present system. At certain points additional guard wires are to be 
placed over the trolley wires, and these will be attended to. The 
lines were opened for traffic on Tuesday. 


Bradford.—For several weeks past it has been found 
necessary to reduce the service of cars in the evening owing to the 
power at the electricity works being insufficient to supply both the 
traction and lighting needs, but a new engine, put in by Messrs. 
Cole, Marchent & Morley, of Bradford, at a cost, with generator, of 
about £13,000, has just been started, and thus puts an end to the 
difficulty. 

Bridlington.—The T.C. has decided to take steps to 


obtain electric tramway powers. 


. Brighton.—On 30th ult. the T.C. amended its decision 
with regard to the proposed line to the railway station, as it was 
found to be too costly. As the matter now stands, the line, instead 
of going up Surrey Street, will continue along Queen's Road and 
there stop, outside the station. Another line will start beyond the 
station as originally proposed. This new arrangement causes a 
break to be made in the lines which will, no doubt, cause incon- 
venience, but bas one great advantage, that the cars will run right 
up to the station front, and thus capture many more passengers than 
they otherwise would have done. 


Bromley (Kent).— The U.D.C. has decided to open 
negotiations with the B.E.T. Co., with the object of securing electric 
tramways for the town. 


Burton-on-Trent.—A light railway inquiry was held 
here on 30th ult. re the Midland Railway’s application for an order 
to construct an 114-mile electric trolley line between Burton and 
Ashby-de-la-Zouch, mainly along the highway but partly across 
flelds. 


Cardiff.— Mr. Arthur Ellis has reported to the Cor- 
porstion authority that the sanding of the tramlines will entail 
an outlay of £1,500 a year, and the question has arisen who 
is to be responsible for it. The Health Committee appears to hold 
that it should come out of the profits of the trams, Mr. Ellis, how- 
ever, denies all departmental liability as to the sanding of the tram- 
lines, and the issue has now been reterred to the town clerk. 


Cheltenham.—The B. of T. has confirmed the order of 
the Light Railway Commissioners, authorising the extension of the 
Cheltenham Light Railway to Leckhampton and Charlton Kings 
in its entirety. | 


Dewsbury.—The matters in dispute between the 
B.E.T. Co. and the Dewsbury Corporation have not yet been 
settled, but negotiations are proceeding, and it is hoped that a 
settlement will come ere long. There is still a short length of 
road on which the line has not yet been laid. Work was suspended 
here nearly thee months ago, owing to an objection by the Cor- 
poration to the way in which the company proposed to negotiate 
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a nasty corner, and nothing has been done since. The overhead 
equipment is being completed, and other work is being rapidly 
pushed forward. Several cars have already arrived, and it is 
expected that trial trips will be made at an early date over one or 
two sections. The preseut scheme provides for a service of cars 
from Dewsbury to Ravensthorpe, and the company have now agrı ed 
to apply to Parliament next session for power to continue the line 
from Ravensthorpe through Mirfield to  Brodley, where the 
Huddersfield Corporation's system will be joined. In their last 
Bill the Huddersfield Corporation obtained powers to construct a 
line from Brodley to Mirfield, but they have agreed to allow the 
company @ make this line and thus connect the two systems. 
Agreements between the B.E.T. Co. and the Dewsbury and Batley 
Corporations as to the terms upon which energy was to be supplied 
for the running of the cars were drawn up last May. They were 
not signed, however, and correspondence has recently passed 
between the parties, the company, it is said, asking for more 
favourable terms, Я 

Douglas.—A new company, it ів said, is to be formed to 
take over and work the Isle of Man Tramways. The debenture and 
shareholders are to have a preferential call on the debenture capital 
in the new company. A number of important improvements in the 
working of the lines are contemplated. . 


Franee,—A service of electric motor cars on the Lombard 
— Gerin trackless trolley system is about to be established in the 
own of Grasse. 


Glasgow.—Sheriff Strachan on 28th ult. awarded £15 
damages to Mrs. Paterson, cab proprietrix, Glasgow, for injury to a 
cab which was run into by a Glasgow Corporation electric car in 
Dumbarton Road on June 10th, 1901. In his judgment, his Lord- 
ship said the defenders seemed to be under the impression that 
they had the sole right, prior and preferable, to the use of the 
streets, That, of oourse, was a most erroneous and dangerous 
assumption, and he considered that drivers, or motormen, must 
observe at least three obvious precautions:—(1) ‘They must proceed 
at a safe and moderate rate of speed. (2) They must have a 
thorough knowledge of the mechanism of the cars, and have them 
entirely under their control (3) They must keep a proper look 
out, and be prepared to stop or reduce their speed when there was 
any danger of their coming into contact with a person or vehicle. 
These precautions were binding on drivers of al) vehicles alike, 
more so to drivers of electric cars, which were the most destructive 
of all vehicles when not under control The driver of the car in 
question had been a strapper, or stableman ; had driven a horse car, 
and was thereafter put on an electric car. “I was,” he said, 
“about a week on an electric car previous to the accident. I was 
only a week learning." His Lordship therefore thought this was a 
most reckless act on the part of the defenders and found as above. 


Gloucester.—Great interest has been taken in the dispute 
between the Gloucester T.C. and the county authority as to the 
making of a light railway which will run out into the country 
districts. The Т.С. can, of course, construct its own line, but 
there are populous districts outside, the roads in which are under 
the C.C., and for a long time the two bodies have been making an 
effort to arrive at a workable agreement. The Light Railway Com- 
missioners have taken the matter up, and have issued a report 
(founded upon a recent inquiry), which contains the following eig- 
nificant paragraph :— i 

The Commissioners consider ít desirable in the public interest that the Cor- 
poration and the County Council should come to an arrangement for working & 
through service at through rates upon the two lines, and, if an agreement on 
the matter is arrived at beween the authorities before the orders are finally 
settled and submitted to the Board of Trade, the Commissioners will make pro- 
vision therein to carry the agreement into effect. If the authorities should, in 
default of agreement, join in requesting the Commissioners to deal with the 


matter, the Commissioners would be prepared, after hearing the parties, to 
determine the basis on which the working arrangement must be arrived at. 


Harrogate.—At a special meeting of the T.C. the tramway 
clauses of the proposed Parliamentary Bill—which clauses the pro- 
moters stated were to give the Corporation tramwav powers not to 
be exercised, but merely in order to keep out the private com- 
panies— were defeated by the vote of opponents, who held that the 
best way to keep Harrogate unique in the respect that it had no 
tramways, was not to ask for powers, and to oppose everybody else 
who did во. 


Hawick.—A strong company is going to apply for 
electric tramway powers, 


llfurd.—The U.D.C. has decided to apply to the B. of T. 
for a prov. order to construct two additional lines of electric 
tramways. 


Leicester.—A Light Railways inquiry was held here last 
Friday, lasting the whole day, into the application for an order to 
construct a light railway (electric trolley) between Leicester, Anstey, 
Groby and Newtown Lingord. Tne promoters proposed to erect a 
generating station at Austey. The capital would be £150,000, viz., 
£112,000 for the scheme, and 437,500 for additional powers. 
Colonel Crompton, one of the promoters, said the idea was to make 
it identical with that of the Leicester electric tramways, so that if 
an agreement could be come to, the two might be connected. There 
was some opposition to the scheme, but after hearing evidence the 
promoters and the objectors came to an agreement, the promoters 
agreeing to insert a clause in the Act to the effect that the Corpora- 
tion of Leicester shall have the right to purchase as much of the 
new railway as is within the borough within two years of traffic 


being begun. Lord Jersey said the Commissioners had decided to 
recommend the Board of Trade to grant the order, subject to the 
agreement arrived at. 


Langen Railway System.—The report comes from 
Germany that a Bill for the construction by an English syndicate 
of a suspended railway, on the Langen system, will be laid 
before the British Parliament during the present session. The 
cost of the railway is estimated at 2 million sterling. We read 
in the Financial News that the line proposed would be 10 miles 
long. The works would be carried out on behalf of the English 
syndicate, the Continental company receiving & royalty for the 
Langen patent, and the Schuckert Co. one-half of the orders for 
establishing the electric plant. , | 


Liverpool.—Since the acceleration of the service on the 
Liverpool Overhead Railway, representatives of different companies 
have visited Liverpool to inspect the line and to obtain particulars 
respecting the working. On Friday last representatives of the 
Great Eastern Railway were in Liverpool with these objecta. 


Liverpool-—Manchester.—The Journal of Commerce 
states that the promoters of the Manchester and Liverpool Electric 
Express Railway have decided that a portion of tbe line shall be 
constructed immediately, seven miles in length, in the neighbour- 
hood of Warrington, in order to test the section to satisfy the 
Board of Trade officials that the plans already approved of are 
workable. “It will be necessary to complete practically the con- 
struction of the generating statioa at Warrington, because the full 
electrical current will be required, for it is intended to run trains 
on this section of the line at speeds up to 120 miles an hour. The 
difficulties in the way of the promoters have been accentuated by 
the fact that the House of Commons Committee which passed the 
Bill imposed the condition that before the line was constructed the 
Board of Trade should give ita approval to the plans of the promoters. 
The plans have practica!ly been approved, but before the last word 
can be said on this matter the officials declare that they require to 
be satisfied that the plans are more than theoretically correct. This 
situation absolutely prevents the promoters from issuing a prospectus 
and getting the capital for their undertaking. However, as the 
result of a private appeal to a few individaals all the money 
required to construct the seven miles of experimental line already 
mentioned will be provided.” 


Lye and Stourbridge.—Traffic was on Saturday opened 
on the new branch electric tramline from Stourbridge to the Lye. 
The cars only travel as far as the Cross, Lye, because of some altera- 
tions yet to be completed. 


Maidstone.—The T.C. on October 29th received a letter 
fiom the Chatham and District Light Railway Co. asking for consent 
to an extension of the existing tramway at Chatham to Maidstone. 
The Highways Committee recommended that a reply should be sent 
stating that the Council would consent to the promotion so long as 
it did not in any way clash with the electric tramway schemes 
already considered for the borough. The Council adopted this 
recommendation. 


Manchester.—Some interesting figures wer: given by 
the chairman of the Tramways Committee a day or two ago. He 
said the total length of track laid and relaid, up. to the present 
time, was about 100 miles. The cost has been £4,650 per mile, 
against an estimate of £5,210. The estimated cost of overbead 
equipment and rail bonding was £1,764 per mile, but the work had 
actually been done at £1,000 pec mile. Ia 10 months, en ling 
March 31st last, the number of passengers cartied was 23,603,248 ; 
in the six months ending September 30th, the number was 
26,418,591. The receipts for the same 10 months were £91,619; 
and for the six more recent months £119,385, the difference being 
accounted for by the greater length of track oven. The average 
receipts per car-mile were 1s. during the 10 months, 1s. O4d. during 
the six months The Committee estimate their gross receipts for 
the year ending March 31st, 1903, at £250,000. 


Manchest r to Altrincham.—With regard to the 
several scheme: for this distri.t, it is now definitely known that the 
Manche ter Corporation intends competing for the traffic. No 
private company со 114 work it su:cessfally—nor indeed could any 
local authority—withou: running powers over the Manchester City 
lines; and Manchester seems determined that no authority, public 
or private, shall have such powers if it can possibly prevent them. 
The idea of Man:hester is to make a tramway from the terminus 
of the pre:ent lines in Stretford, through to Altrincham, which 
would enable it to contròl the whole traffic, and also to compete 
with the Manchester, South Junction and Altrincham Railway. 


North-Eastern Railway.—The tenders for electrifying 
certain sections of this railway are now under the board's con- 
sideration. They were informally considered last Friday week, 
but it will be a few weeks before any definite decision can be 
arrived at. | 

A daily paper tays that this company has ordered a number of 
100-н.р. four-cylinder petrol engines, to be utilised for the propul- 
sion of light and frequent trains on local branches. The engines 
are to be constructed by the Motor Power Co., London. 


Penge.— The Croydon and District Tramway Co. 
has informed the U.D.C. that it intends to apply for powers to 
construct a line from Beckenham to Penge. 


Ripon.—The London Power and Traction Co. has asked 
the T.C. to consent to the company laying electrie tramways from 
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the station to the city, and thence to Studley Park, and requested 
an interview. The matter has been referred to the Highway 
Committee. 


Reading.— The T.C. on October 80th decided to ask 
the Reading Electric Supply Co., Ltd., to quote for temporary 
supply of energy for a period of from three to six months to drive 
12 or more cars. 


Shipley—Bradford.—The award of Mr. A. Baker, 
arbitrator on the matters in dispute between Shipley U.D.C. and 
Bradford T.C. as to the electric tramways in the former's district, 
states that the lease shall be for 30 years; that Bradford shall pay 
interest and sinking fund charges at the rate of £5 148. 6d. per cent. 
per annum for 30 years on the sum of £27,614 expended on con- 
struction, and £4 10s. 3d. per cent. on £12,642 expended on street 
improvements; that the U. D.C. shall supply energy at 12 per unit, 
the price to be subjected to revision every five years; and that the 
U.D.C. shall maintain the tramway, with the exception of the over- 
head equipment, charging the T.C. £100 per mile per annum. 


South Shields.—A special meeting of the T.C. was 
held on the 29th ult. for the purpose of considering the promotion 
of & Bill for the construction of new tramways. The principal 
lines will be from King Street vid Fowler Street to Westoe, and 
between Westoe and Tyne Dock with other lines connected thereto. 
The Council also seek power either to lease the tramwaysor to work 
the traffic themselves, and powers to arrange an interchange of 
traffic with any adjoining company. The Mayor, Councillor Beattie, 
moved the adoption of the formal resolutions, and this was seconded 
by Alderman Wardle. Alderman Scott asked the chairman of the 
Committee if he thought seriously for one moment that, if the tram- 
ways were let, or advertised to be let, the Council would expect to 
get 34 per cent. and the redemption upon £230,000. The question 
was ruled out of order. The motion was eventually carried by 28 as 
against 4, two remain ing neutral. The matter as to municipalisation 
still remains in abeyance. 


Spain.—Plans are being prepared in respect of a pro- 
jected electric railway between Los Morteras de la Rumia and 
Fuente de los Ferros. It is proposed to utilise the water-power of 
the River Pajares (province of Oviedo) in the generation of the 


necessary electrical energy. 


Swansea.—The Corporation Electric Lighting Com- 
mittee has decided to accept the invitation of the directors of the 
Dolter system of electric traction, to take the members to Paris to 
see the system in actual work. Incidentally, the Hon. Odo Vivian 
opposed the suggestion, as he ssid Edison had invented a storage 
battery which would revolutionise electric traction. It is true that 
Mr. Edison has invented a battery, but who knows yet what it wili 
do on the road ? | 


Sydney.— On September 26th the State Premier intimated 
that the Government was considering the question cf providing for 
additional machinery in connection with the electric tramways. 
“Electric power at present in use at the power house is found to be 
оса taken up with the existing trams, sufficient only being 
eft for some short lines now nearly completed. But the Govern- 
ment has under consideration a number of proposals for other tram- 
ways, and these, together with the development of existing lines, will 
necessitate more machinery. There is accommodation at the power 
house for this machinery, but the Government wishes to obtain the 
best and moet up-to-date class, and the point to be settled is the kind 
to adopt. Several designs have been under consideration, and a 
decision will be come to at an early date. The machinery will 
have to be ordered without delay, as it will be about 18 months 
before the plant can be put in working trim.”—Sydney Daily 


Telegraph. 


Torquay.—After a lengthened discussion, the Council 
has decided to consult an expert on the subject of the tramway 
routes, and the choice of the professional adviser has been left to 
the Mayor and Mayor-elect ; the fee is not to exceed 400 guineas, 


Warrington,—The T.C. has instructed Messrs, Preece 
and Cardew to prepare the necessary plans and estimates for the 
construction of a line of electric tramways from the terminus at 
Wilderspool to Stockton Heath. 


Warrington and District.—Difficulties which have 
risen in respect of the order to authorise the Warrington Corpora- 
tion light railwaye, which would form the connecting link between 
the Warrington and Northwioh light railway and the borough of 
Warrington, have prevented the Light Railway Commissioners from 
settling the order in question. The Commissioners consider that 
the two orders should be settled and go forward at the same time, 
and hoped during the course of the next week or so to be in a 
position to settle the terms of the two orders. 


Worthing.—The T.C., on the advice of the Parlia- 
mentary agents, has decided to ‘proceed by way of private Bill fur 
Powers to construct electric tramways, instead of under the Light 

ways or Tramways Acta, in order to facilitate matters. 


TELEGRAPH AND TELEPHONE NOTES. 


Brighton .Telephones.—The T.C. has received permis- 
sion to borrow £42,000 for the establishment of a municipal tele- 
phone service. | 


Bournemouth Telephones.—A joint conference of 
local authorities in the Bournemouth telephone area has passed 
resolutions recommending that a municipal license be applie for if 
expert opinion is favourable. 


The British and American Pacific Cables. —A 
Reuter's telegram from Wellington (N.Z.) states that Sir J. G. 
Ward, the acting Premier in the absence of Sir Richard Seddon, 
confirms the report that the plan of the New Zealand Government 
for a cable between Honolulu and Fanning Island is practically 
accepted. This cable, when laid, will have the effect of uniting the 
Pacific cable with the American line, which will be laid in the 
course of the next few months between California and the 
Philippines. 


The Completion of the Pacific Cable.—The following 
are some memoranda regarding the Vancouver (Bamfield Creek) to 
Fanning Island section of the British Pacific cable reported in the 


London Press of October 7th, 1902, as follows :— 


“The Colonia buoyed up the end of the Pacific cable one mile off 
Fanning Island at 11 o'clcck this morning. The total length of the 
cable is 3,455 miles, being 85 miles lesa than was anticipated.“ 
Through Neuter's Agency.— Victoria (B. C.), October 6th. 

Now taking the overground distance at the figure given by 

Admiral Wharton—viz., 3,220 N.M.—and the actual cable length 
as 3,455 N.M., we find that the percentage of slack equals 7:13 per 
cent. actual after laying. 
. As regards the carrying capacity of this section as specified and 
laid, we will assume that the electrical values come just within the 
specification. We then have 3,455 N.M. of cable with a core cf 
600 lbs. of copper and 340 lbs. cf gutta-percha to the N.M.; the 
C.R. per N.M. at 75° F. not exceeding 203 B.A. ohms, and the 
maximum I.C. per N.M. being 0:440 microfarad. The bottom tem- 
perature along the route is 35 3° F., as found by the se. Pritannia. 

Taking as a basis of calculation one of. the longest Atlantic 
cables, we find this section of the Pacific cable, as actually laid, 
should give a simplex working speed cf 615 letters per minute, to 
which if we add 90 per cent. for duplex working we get 116 8. To 
this figure add 40 per cent., the increase which Dr. A. Muirhead 
ascribes to the use of the automatic curb, and we get 163 5 lettera 
per minute as tbe possible speed over the Vancouver—Honolulu 
section. 

As concerns pay ing-words transmitted, this, of course, 
depends on the conditions under which the line is managed, but 
taking the same conditions and matayement as prevails in the Com- 
mercial Cable Co. g service, we find that of all tte words which pass 
over these cables 84 per cent. are paid for. On this basis we have 
137 letters, whicb, taking the word at eight letters, is equal to 17 
“ paying-words per minute, 

In the evidence taken before the Pacific Cable Committee in 1896 
we find the following estimates given, as shown in the minutes of 
proceedings in Blue Book, No. C. 9,247 of 1699. These estimates 
are here given in the order cf their approximation to the actual 
figures :— 


eee ee ш. — 
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To the above we would add that the estima 
, | te of the slack 
required, as calculated by Sir Charles Todd, Postmaster- General of 


Bouth Australia, was 20 per cent. uoted by the H 
Playford at the Ottawa Conference. R 
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Cable Monopoly in China.— In the House of Commons 
on the 30th ult, Sir E. Sassoon asked the Postmaster-General 
whether he could instruct the Government of Hong Kong to make 
it pablicly known that landing rights will forthwith be granted to 
any individual or company seeking for them in Hong Kong and its 
dependencies, under reasonable conditions, for purposes of laying 
cables, to which Mr. Austen Chamberlain replied :—The instructions 
tuggested by the hon. member cannot be given to the Governor of 
Hong Kong, in view of the terms of an agreement made in 1893 with 
the Eastern Extension Telegraph Co. 


German Submarine Telegraphy.—One-third of the 
German submarine telegraph cables are State concerns, while the 
other two-thirds are in the hands of private companies. Engineer- 
tng says that of the world's total mileage of submarine cables, only 
4 per cent. belongs to Germany. 


Pollak-Virag Telegraphy.—Under instructions from 

he Hungarian Minister of Commerce, a regular service has been 

started between Pressburg and Buda-Pesth by means of the Pollak- 
Virag system of rapid telegraphy. 


Railway Metal Telegraphy.—A series of experiments 
has recently been conducted by Mr. J. Edgar, of Nithsdale, Wrex- 
ham, on the metals of the private raiiway belonging to the Llay 
Hall Colliery, with powerful telegraph plant supplied specially by 
the National Telephone Co. The object of the invention is the 
utilisation of the rails {ог а variety of practical purposes. For 
nstance, any engine or guard's van, if properly connected, can 
during the course of a journey be immediately stopped at any point, 
or again, tbe engine driver or guard (who can speak to each other 
in transit) can also speak to the nearest station or signal box en route, 
thereby preventing accident or other casualties. In case of the 
engine driver or guard being unable to see signals during a fog, the 
signalman would be able to communicate a message. If experience 
erp out the results so far obtained, the invention will be of ‘great 
utility. 

Swansea Telephones.—At а meeting of the Swansea 
Trades’ Council, Mr. W. C. Jenkins, one of the elective auditore, 
said that be felt constrained to utter a word of warning in regard 
to the establishment of municipal telephones. Owing to the 
speculative and competitive character of the project, the strongest 
safeguards should be taken that the general body of ratepsyers 
would not be ultimately mulcted for the supply of a commodity 
which would only be used by a restricted number of the ratepayers. 
Methods which would be condemned as unsound and fictitious in 
ordinary commercial circles thould be eschewed. 


Underground Telegraphs.—The Daily Telegraph states 
tbat the Post Office has now practically completed the scheme of 
underground telegraph wires which Lord Londonderry, in the early 
part of the year, promised should be laid in all the principal storm 
centres between London and Scotland. The mains are now laid 
along the three most exposed sections on the route between London 
and Edinburgh and Glasgow. The first is from Stafford to Warring- 
ton, the second from Preston to Preston Ricbard (whicb is about 10 
miles north of Lencaster) and the third along the steep incline on 
the London and North-Western Railway from Kendal to Shap. 
Communication between London and Manchester and Liverpool 
by underground wires is now complete. The mains on all three of 
the new sections are now laid, though the cables have not yet been 
taken through the wholeof them. The newly-constructed lines are 
not in any way intended to supersede the present overhead wires, 
and in ordinary times they will be completely idle, since they are 
less effective and more expensive to maintain. 


Wireless Telegraphy.— Mr. Marconi arrived at Table 
Head on November 1st on board the Italian crusier Carlo Alberto. 
He stated that his experiments while crossing the Altantic had 
been successful. 

On his arrival at Table Head, Marconi ie reported as saying "I 
will not ғау whether or not I was in constant communication with 
Cornwall on the voyage across the Atlantic.” 

The Central Newe, on the other hand, says that the warship kept 
in communication with Poldhu without interruption." 

Reuter announces from St. Petersburg that one of the warships 
in the Russian Squadron under Rear-Admiral Stakhelberg, which is 

roceeding to the Pacific Ocean, will have on board M. Korinfsky, 
head of the factory of wireless telegraphic apparatus. M. Korinfsky 
is being sent on this mission by the Russian Ministry of Marine 
for the purpose of instructing the officers of the squadron in the 
practical use of wireless telegraphy and the manner in which it is 
to be employed in communicating between ships and with the 
coaling stations. He will also acquaint himself with some of the 
peculiarities connected with the use of wireless telegraphy at sea. 
His miesion will extend over a period of three months. 

The Standard's Berlin correspondent says that the wireless tele- 
graph station at Bassnitz, on the Island of Rügen, has been 
inspected by a party of officers belonging to the Aeronautic 
Battalion and the Army General Staff. Endeavours were made to 
intercept, or to interrupt, the communication between Sassnitz and 
the station at Gross Mölln, in the district of Goslin, but without 
success. Similar experiments are to be made by the warship 
Neptune and the torpedo-boat S. 36 in the harbour of Sassnitz. 

For rather more than two years Marconi's Wireless Telegraph and 
Signal Co. has maintained the necessary instruments to enable 
wireless telegraphy communication to be maintained between the 
street station at Streatham Green and the L.C.C. Fire Brigade 
temporary sub-station in Mitcham Lane. It has been arranged that 
the installation sball be retained until the completion of the per- 
manent Streatham station next September. | 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Aberdeen.—November 26th.  Electrically-driven tower 

мо for overhead tramway repairs. See Official Notices” 
to- J. . 
Army Contracts.—A list of articles for which the War 
Office invites tenders from time to time, including cables, electrical 
stores, scientific instruments, traction plant, wires, &c., appears in 
our advertisements to-day. 


Blackburn.— November 24th.  Doilere, stokera, super- 
heaters, economisers, feed pumps, pipes, condensers, ash and coal 
conveying plant. See “ Official Notices ” to-day. 


Bristol.—November 14th. Arc cables, See “ Official 
Notices ” October 24th. 


Brussels.— November 19th. The Belgian State Rail- 
ways Administration wants tenders for telegraph insulators. 


Backinghamshire.—November 8th. Electric lighting, 
telephones, and tell-tales for the County Asylum. See “ Official 
Notices” October 31st. 


Copenhagen.—November 17th. Two dynamos, switch- 
board, &c. See “Official Notices " October 17th. | 


Dartford. — November 12th. 
* Official Notices " October 24th. 


Dewsbury.—November 8th. Electric light installation 
at the Infirmary. Particulars from the borough electrical engineer. 


Dumbarton,—The T.C. having obtained a provisional 
order, is prepared to consider proposals by electric supply com- 
panies, either for the supply of electricity in the burgh or for the 
taking over and carrying out of the order. 


Darban.—December 5th. (1) Complete telephone ex- 
change equipment, 7,200 lines; (2) Underground dry-core air-space 
cables for the Corporation. See “ Official Notices" to-day. | 


Erith.—November 12th. Meters and cut-outs. See 
u Official Notices October 31st. 


Finchley.— November 24th. Boilers, balancing sets, 
crane, batteries, mains, street lighting, &c. See '' Official Notices " 
to-day. 

France.—January 1st. The Prefectural authorities of 
the department of Calvados are inviting projecte until January 1st, 
1903, for the construction and working of an electric tramway, 
for the transport of passengers and goods between Trouville and 
Honfleur, a distance of about 10 miles. Particulars may be 
obtained from, and proposals are to be sent to, La Prefecture de 
Calvados, Caen. 


Halifax.—November 20th. 750-Kw. steam dynamo 
with condenser. See Official Notices“ October 24th. 


London.—November 18th. The L.C.C. invites tenders 
for road-work and plate-lay ing for the reconstruction of certain 
tramways on the conduit system. Engineers’ Department, Spring 
Gardens. 


Lowesoft.—November 26th. Overhead equipment and 
poles; cables, &, for tramways. See Official Notices Oct. 31st. 


Malta,—November 28th. The local authority at 
Valetta wants offers for the concession of electric tramways con- 
necting Valetta and Cospicua, Senglea and Vettoriosa and the 
Casal Zebbug. Particulars from Mr. Wm. Casolani, Receiver- 
General and Director of Contracts, Valetta, Malta. 


Newcastle-upon-Tyne. — November 8th. A triple- 
expansion direct-coupled 3,000-н.р. engine for the Corporation 
tramways station. Mr. A. E. Le Rossignol, general manager and 


House wiring. See 


engineer. Deposit for specifications, £3 38. See Official Notices" 


October 17th. 


Pontypridd.— November 22nd. Tramways, permanent 
way, traveller and storage battery. See “Oficial Notices ” Oct. 31st. 


Radcliffe.—November 14th. Steam dynamos ; boilere, 
superheaters and economisers, condenser and pumps. See Official 
Notices ” October 31st. 


Salford. — November 12th. 
* Official Notices " October 31st. 


Santiago de Cuba,.—November 15th. The Municipality 
of Santiago de Cuba is open to receive offers for installing an electric 
lighting system in the town. 


Southampton,—November 18th. (1) Car bodies; (2) 
"dae equipment and tracks. See “ Official Notices " October 


Lead-covered wire. See 
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vol. 51. No. 1,302, Novzwsza 7, 1909] THE ELECTRICAL REVIEW. 793 


pai onum аваа 


Spain.—November 8th. The municipal authorities of 
Tarrega (Catalonia province) are inviting tenders until November 
8th for the concession for the electric lighting of the town during a 
period of 15 years. Particulars may be obtained from, and tenders 
are to be sent to, El Secretario del Ayuntamiento de Tarrega 
(Catalonia). 


Spain. November 28th. The municipal authorities of 
Chinchilla are inviting tenders until the 28th inst. for the conces- 
sion for the public and private electric lighting of the town during 
a period of 15 years. Particulars may be obtained from, and 
tenders are to be sent to, El Secretario del Ayuntamiento de Chin- 
chilla, Spain. 

Stalybridge. — November 24th. Motor - generators, 
switches, starting motors and transformers, booster sets, balancers, 
air compressors, accumulators and travelling cranes for the Staly- 
bridge, &c., Tramways and Electricity Board. See Official 
Notices to-day. 

Sunderland.—November 28th. .Steam dynamo, three- 


phase motor-generators and transformers, and switchbuards. See 
“ Official Notices " October 17th. 


Tien - Tsin. — November 380th. The Municipal 
Secretary at Tien-Tsin is calling for proposals for the lighting of 
the British concessions by electricity. See this column for August 
15th. — | 


CLOSED. 


Burnley.—The tender of Messrs. Dick, Kerr & Co. to 
supply and erect a generating set, for the sum of £2,500, has been 
accepted. 

A sub-contract has been let by Messrs. Dick, Kerr & Co. to Mesars. 
Belliss & Morcom for a 360-н.р. engine. 


Bury (Lancs.).—The T.C. has accepted the tender of 
Messrs. Askham Bros. & Wilson, Ltd., for the supply of cast-steel 
pointe and crossings, with renewable parts for the electric tramways, 
and that of the Forest City Electric Co., of Manchester, for copper 
bonds. 


Dewsbury.— The tender of the Electric Construction Co., 
Ltd., has been accepted by the Corporation for the supply of a 
centrifugal pump at the electricity works at £154. | 


Finchley.—The D.C. have accepted the tender of Messrs. 
Hockley & Co., of Grantbam, for the erection of the electric light 


station, and it is hoped that the plant will be running about the 


middle of next year. 


India.—The tender of D. Bruce Peebles & Co. for three- 
phase plant for the Mysore Gold Co. has been accepted. 


King Williamstown.— Messrs. Belliss & Morcom have 
received a sub-contract from the Electric Construction Co. for four 


' engines. 


Ladysmith.—Willans & Robinson, Ltd., of Rugby, 
an received an order for two 100-н.р. engines for the electricity 
works. 


Leicester.— The tenders of the North-Eastern Steel Co., 
Ltd , of Middlesbrough, for 4,800 tons of steel rails and 175 tons of 
yv ar at £32,325 19s., and Mesers. Hadfield's Steel Foundry Co., 
Ltd., of Sheffield, for the supply, delivery and construction of 
special track work at £13,041 10s., has been accepted. 


London. — The National Telephone Co. have again 
accepted the tender of Messrs. Rowland.Carr & Co. for the supply 
of insulating compound required by the company for a further six 
months, in addition to this year’s supply. 


Middlesex,—The C.C. have resolved to accept the tender 
of Messrs. J. G. White & Co., Ltd., for the construction of a light 
railway from Cricklewood to Edgware. The amount was 
£49,881 5s. Messrs. W. Griffiths & Co.’s tenders for a light railway 
along the Archway Road aud the Great North Road, and for a line 
in Lordship Lane and Bruce Grove, Tottenham, have also been 
accepted, | 

reat North Road line .. T "T vis £50,924 16 3 
ottenbam line Mic ke. Ss T 28849 3 8 


Rotbherham.— The T.C. has accepted the tender of Messrs, 


Babcock & Wilcox, for extension pipework at £1,716, and Messrs. . 


Kelvin & White, of Glasgow, for extension of switchboard, at £843 
for the electricity works. 


St. Petersburg.—It is announced that the municipal 
authorities of St. Petersburg have definitely placed the contract for 
the establishment and equipment of a telephone exchange in the 
city for 12,000 subscribers, and also the necessary subscriBers’ instru- 
mente, with the Antwerp Telephone and Electrical Works, their 
offer being selected out of the five received. The installation of the 
Urin epus will comprise 30 multiple commutators of the 
Kellogg уре and will cost 38 2,390 roubles. The bulk of the plant and 
apparatus will be supplied from the company’s works in Antwerp 
and Chicago, while the work of installation will be carried out by 
Messrs. V. Saveliew & Co., of St. Petersburg, the Russian agents of 
the company. 


South Wales.—Willans & Robinson, Ltd., of Rugby, 
have received an extension order from the South Wales Electrical 
Power Distribution Co. for four 360. . engines. : 


War Office,.—Mesers. D. Bruce Peebles & Co. have sub- 
let an order for engines to Messrs. Browett, Lindley & Co., for 
driving their dynamos ordered by the Ordnance Department, for 
Waltham Abbey. 


West Ham.—The tender of Messrs, Estler Bros. for 45 
combined lighting and traction poles for the electric trams, at 
£10 15s. each, has been accepted. 


West London.—The following is a list of the tenders 
received for the electric lighting of the West London District 
Schools in accordance with the specification :— 


Coytract No. 1. CONTRACT 
Scheme Sobeme No. 9. 


No. 1. No. 9. 
Statter & Co., J. G. ee eo oe eo £1,880 £1,514 = 
KEJectrio Construction Co e 802 1,002 — 
Johnson & Philips .. s oe "e 785 868 — 
Manchester Elec. Power and Lighting Co. — — £1,250 
Mackrill & Bons, C. oe ee ee ee => — 1,148 
. Cooper & Co., C. 24 sa 5 1,195 1,490 1,045 
Tamplin & Makovski i su 885 1,160 1,181 
Coleby & Co., F. J.. #4 .. 1,028 1,208 1,175 
Donnison, Berlyn & Sillem.. as 900 1,170 800 
National Electric Wiring Co. ate 884 1,015 R95 
South, Harry ee ee ee ee ee 900 1,100 800 
Robb & Mitchel T si Сө ‚„,‚ 908 1,112 772 
Weston & Co., G .. aes Vs 24 807 999 880 
Glover, F. A., & Co. .. vs T oe 780 988 876 
Woods, H. G., & Co. ee ee ee eo 740 970 790 
Firth & Bon, D. - — iis са 854 1,047 589 
* Dawson, R., & Co., Stalybridge .. | 739 911 655 
Blackburn, Starling & Co. .. wg є 765 941 648 


Tenders subject to special conditions as per covering letters, or 
with alterations or additions to the specification :— 


Peebles, D. Bruce, & Co. .. Р; oe £1,115 £1,908 — 
Crompton & Co. oe ee ee ee 886 1,073 = 
Parker, T., Ltd. oe oe se ee 802 978 TS 

Jackson, P. R., & Co. ea y as 770 923 — 

. Holmes & McCallum.. &% E ee 698 859 — 
Mather & Platt, Ltd... ue 20 єз 626 840 — 
General Electric Co... ә v ay 745 787 — 
Troup, Curtis & Co, .. ad - .. 1,868 9,083 £2,082 
Scott, Mountain & Co. we 45 $ 995 1,199 1.177 
Brush Eleotrical Engineering Co. e 887 1,067 1,275 
Ward Bros - Ji M Ж 941 1,139 1,084 
hames Electrical Engineering Co. .. 679 856 1,183 
Sunderland Forge, &c., Co. i Si 939 1,094 705 
Lea & Warren ee ee ee ее ec 785 920 600 
Nicholeon & Co. эе is Ls es 739 881 596 


Accepted Contract No. 1, Scheme No, 2, and Contract No. 2. 


Wolverhampton.—The T.C. on Friday accepted the 
tenders of the District Electric Co., of Wolverhampton (£154 10s 
4d. and £108 16s. 3d. respectively), for wiring tbe new offices at 
the Town Hall. 


FORTHCOMING EVENTS. 


Friday, November 7th.—At 7.30 p.m. Faraday Club. Dinner at 
St. Ermin’s Hotel, Mr. J. Swinburne in the chair, 

Tuesday, November 11tb.— At 8 p.m. Institution of Civil Engi- 
neers. Ordinary meeting. Paper to be submitted for 
discussion on “ Electric Tramways,” by C. Hopkinson, 
B. Sc., B. Hopkinson, B.Sc., and E. Talbot. i 

At 8 p.m. Institution of Electrical Engineers (Glasgow 
Section). Inaugural Address by Mr. H. A. Mavor. 

Wednesday, November 12tb.— Association of Engineers-in-Charge. 
Visit to Messrs. Thorneycroft & Co.'s works at Chiswick. 
At 8 p.m., paper on “Mechanical Ventilation," by 
W. G. Walker. 

Thursday, November 13th.—At 8 p.m. Institution cf Electrica 
Engineers Premium presentation and Presidentia 

ae Address by Mr. J. Swinburne. 

Friday, November 14th. North - East Coast Institution of Engineers 
and Shipbuilders. Meeting at Newcastle. 

Electro-Harmonic Concert (Ladies Night) at the Crown 
Room, Holborn Restaurant. Extra tickets of admis- 
sion may be obtained from Mr. W. E. Lane, the hon 
secretary, at the reduced price of 1s. each. 

Satarday, November 15th.—Institution of Junior Engineers. Visit 
to Messrs. Yarrow & Oo.’s new shipbuilding and marine 
engineering works, Poplar. Train leaves Fenchurch 
Street at 9.13 a.m. 


NOTES. 


The Lightning Conductor.—This is the title of one o 
Methuen's popular бв. novels. Not having perused it we are at а 
loss to understand whether it deals with the man at the wheeljof a 
contemporary, an extra nimble gentleman who officiates at one end 
of an electric tramoar, or а copper strand decorating a high chimney 
stack. Possibly Mr. Killingworth Hedges can enlighten us? 
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. Manchester Section of the LE.E.— The complete 
syllabus of this section of the Institution of Electrical Engineers, 
for Session 1902—1903, has now been issued, and a list of the 
papers are given below. It will be seen that they cover a wide 
range of subjects, and are eminently practical. Visits will be paid 
to the generating stations of Manchester nnd Salford, the dates of 
which are yet to bs arranged. 

Tuesday, November 11th.—W. 8. Goodrich, A.I.M.E. “ Elec- 
tricity from Refuse, the Case for the Modern Destructor.” (With 
lantern illustrations.) 

November 25th.—R. S. Hutton and J. E. Petavel. High- 
Temperature Electro-Chemistry. Notes on Modern Experimental 
and Technical Furnaces.” (Illustrated by experiments.) 

December 16th.—Dr. E. W. Marchant. “ Electrical Haulage on 
Canals.” Hardman A. Farle, M.IC.E., M. I. E. E. (chairman). 

January 20th, 1903. — Presidential address. 

February 3rd.—J. 8. Highfield, M.IE.E. “Tbe Possible 
Developments of Electrical Driving in Factories, due to the Supply 
of Electricity at Cheap Rates by Large Power Companies.” 

February 17th.— E. W. Cowan, M. I. E. E., and L. Andrews, 
M. I. E. E. “The Arrangement and Control of Long-Distance Trans- 
mission Linee." 

March 3rd.—G. F. Metzger, A.M.LC.E, M. I. E. E. Coal and 
Fuel Consumption at Central Stations.“ 

March 17th.—C. D. Taite, M. I. E. E., and R. S. Downe, A. M. I. E. E. 
"Comparison between Steam and Electricity-Driven Auxiliary 
Plants in Central Stations." 

April 7th.— A. H. Gibbings, M.I.E.E. “ Тһе Carriage of Goods 
on Electric Tramways.” (With lantern illustrations.) 


Wiredrawn Messages.—Interest will have been felt in the 
statements made last week by an esteemed contemporary of ours as to 
the interceptions of Messrs. Marconi & Co.’s recent and much- 
advertised messages to the Carlo Alberta. The true facts respecting 
these messages are a matter of common knowledge in electrical 
circles, although apparently unknown to the lay Press generally. 
For example, take, amongst others, the subjoined notes upon the 
subject, which we reproduce verbatim from the Westminster Gazette 
of September 5th last. The italics are our own :— 

" Mr. Marconi is, however, at work sending messages from the 
Mediterranean to his English station at Poldhu, and receiving a con- 
tinuous series of replies the messages are being received 
and answered regularly with every success " 

The above statements are a type of the ' wireless" information 
which is being inserted in the daily papers for the edification of 
the man in the street." But, in all seriousness, what specimen of 
the genus, upon reading such things, could imagine tbe truth 
viz, the wholesale interception of the messages in question; the 
exceedingly slow and laboured transmission; the repetitions 
necessitated; and the fact that the long-distance replies, if any, 
from the Mediterranean were received by other than wireless 
means ! 

So far we have seen no correction of the Westminster (Gozette’s 
assertions on the part of the representatives of the Marconi Co., 
neither has there been brought to our notice avy contradictory 
letter or statement on the subject from the one physicist of 
eminence in this or otber countries who, from the first, would seem 
to have followed with unflagging interest the fortunes of Messrs. 
Marconi’s wireless ventures. 


The Institution of Janior Engineers and the Elec- 
- trical Volunteers.— On Thursday evening, October 30th, the 
members of this Institution were afforded an opportunity of 
visiting the headquarters of the Electrical Engineers (R.E.) Corps 
of Volunteers, Regency Street, Westminster, and a large number 
availed themeelves of it. They were received by the commanding 
officer, Major R. S. Erskine, M.I.E.E., and staff. A short descrip- 
tion of the general work of the Corps was first given. Their duties 
consisted principally of the running of searchlights at different 
positions round the coast. J here were at present nine such stations 
equipped with apparatus for the use of the Corps, and no member 
was considered efficient unless he bad served a period of training at 
one of these stations. Captain J. H. S. Phillips explained the con- 
struction and working of the 25-н.р. Hornsby-Ackroyd oil engine, 
which is used for driving the compound-wound dynamo, giving a 


current of 80 volts and 200 amperes. This plant is tLe standard set 


installed at the stations for instructional purposes. The facility 
with which the engine could be started was shown. One of the 
portable searchlight sets which had done duty in Scuth Africa waa 
connected up, and the special features of the mounting of the lamp 
and generalequipment were indicated. 'Ihree other lamps were 
also inspected, and an interesting object was a small lamp used by 
the Boers, fitted with & shutter, by means of which signalling by 
the Morse code could be carried out, but as it was only of small 
power its utility to any extent seemed opened to question. The 
Morris tube range, armoury, and other departments were shown, 
and throughout tbe inspection, which occupied two hours, the 
officers of the Corps gave the members much useful information 
with reference to all that was seen. For their courtesy the thanks 
of the Institution were expressed by the chairman, Mr. Kenneth 
Gray, at the conclusion of the visit. 


Concert Notices, — For next Friday the Electro- 
Harmonic Bociety has arranged a Ladies' Night as mentioned under 
“Forthcoming Events" to-day. We understand tbat the pro- 
gramme is of an interesting character and likely to appeal to 
all tastes. There is at 7.45 p.m. the same evening a smoking 
concert to be held at the Headquarters of the Electrical Engineers 
R.E. Volunteers, in Regency Street, Westminster, with Major 
R. B. Erskine, O.C., in the chair. - 


The Engineering Standards Committee, — Mr 
Leslie S. Robertson, the secretary of the Engineering Standards 
Committee, informs us that Commander G. L. Sclater, R.N., and 
Mr. L. J. Steel have been appointed to represent the Admiralty upon 
the Committee on the Standardisation of Electrical Plant, of which 
Sir William Preece is chairman. The following isan advance list 
of the Committee:—Sir William Preece, K.C.B. (chairman); J. 
Gavey, Esq., engineer-in-ohief to the Post Office; Colonel Holden 
and Capt. A. H. Dumaresq, representing the War Office; Com- 
mandant G. L. Sclater, RN., and L. J. Steel, Esq., representing 


` the Admiralty ; A. P. Trotter, Esq., representing the Board of Trade; 


Colonel Crompton, C.B. (Crompton & Co.); Philip Dawson, Esq. ; 
S. Z. de Ferranti, Esq. (S. Z. de Ferranti, Ltd.); Robert K. Gray, 
Esq. (India-Rubber, Gutta-Percha and Telegraph Works Co.); Mar 
Robinson, Esq. (Willans & Robinson); R. Percy Sellon, Esq.; Alex- 
ander Siemens, Esq. (Siemens Bros. & Co.); James Swinburne, Esq. ; 
C. H. Wordingham, Esq. 


The Chatham Tramway Accident.—Another lament- 
able electric tramway disaster has to be recorded, this time on the 
Chatham Co.'s system, through an overcrowded car getting beyond 
control on a down grade and turning over at the curve at the 
bottom. So far there have been three deaths and a large number 
of other passengers were injured more or less seriously. The 
accident occurred to one of the electric cars of the Chatham and 
District Light Railways Co. on Thursday at Old Brompton. The 
car was considerably overloaded with dockyard men. The dock- 
yard men fairly small-gang the cars, and it is useless the 
conductors protesting. The car was only built for about 50 pas- 
sengers, and yet, although many had jumped off, after seeing that 
the car was running down the hill at an alarming speed, it is 
stated that there were some 70 persons riding. The Gillingham 
Council, it seems, had urged that alterations should be made at the 
corner, but the Board of Trade did not think it necessary to take 
any steps in the matter. 

The inquest was opened on Monday, and Major J. W. Pringle 
was present as representing the Board of Trade. Evidence as to 
overcrowding was first given. 

Edward James Fraser, the conductor of the car, said that at the 
top of Westcourt Street there was a wait of about five minutes for 


a pilot, and as he did not come, we went down ourselves.” After 


proceeding six or eight yards he felt the car give a sudden lurch 
forward, and he knew then that the wheels were locked. He heard 
the driver using the sand pin for the purpose of making the wheels 
revolve. Witness was standing at the back of the car with the 
point bar in his hand to shift the points at the bottom, and before 
he could turn round he was pushed off into the roadway. When 
he recovered he saw the car overturn at the bottom, and he went 
and rendered what assistanee he could. Не believed that the car 
travelled dewn the hill at the rate of 15 miles an hour. It was 
habitual for the early morning car to be overcrowded. He had only 
had four months’ experience as a conductor. It was not usual fora 
pilot to go on the first car down the hill. There was a pilot there 
sometimes, and when he was at the top he took the car down. 
There were three brakes on the car, the power brake, the hand 
brake, and the slipper brake, aud the driver used them all The 
rails were very greasy down the hill that morning. He suggested 


, that the driver had better go down alone, though the car was over- ' 


crowded, The hand brake was of no use, because the wheels locked. 
He could not tell whether any sand went on to the rails. Witness 
could not assist the driver with the brakes when he was at the back 
of the car. He attributed the accident to the greasy state of the 
rails. He did not know any particulars of a previous accident at 
the bottom of the hill. He was not allowed to touch a brake unless 
he got a signal from the driver. Then he could use the slipper and 
hand brake. He received no signal from the driver on this 
occasion. | . 
John Coffey, a pilot in the employ of the company, said that it 
was his duty to take all cars down the hill. One driver was dis- 
charged two months since for taking a car down the hill without a 
pilot. On this occasion witness was at the bottom of the hill when 
he saw the car coming down. He wonld have taken the car down 
himself notwithstanding the greasy state of the line, and with more 
than the proper number of passengers on it. The wheels were 
jammed. He believed that if he had been on the car he could have 
reduced the speed by one-half, and taken it round the curve. The 
reason that ho was not at the top of the hill was because he wanted 


` to regulate the traffic at the bottom. He attributed the accident to 
. the driver placing too much reliance on his hand brake.— The 


inquiry was adjourned. | | 

Major Priogle, оп behalf of the Board of Trade, has held his 
inquiry into the disaster. Several witnesses were examined as to 
the working of the tramways and the conditions existing on the 
morning of the accident. Major Pringle will teport his finding to 
the Board of Trade in due course. Meanwhile the company have, 
on their own initiative, closed the section of the track on which 
tbe accident took place with the object of improving the curve. 


Exhibition at St. Petersburg.—It has been decided to 
hold an electrical exhibition here in the early part of next year. 


Civil and Mechanical Engineers’ Society.—At last 
night's meeting of this Society, the presidential address was read on, 
" Russian Engineering Works as a Profitable Investment for 
British Capital," by Mr. C. T. Hanssen, A.M.I.C.E. 


A Motor Car Anniversary.—For to-morrow (Saturday) 
& tour has been arranged by the Automobile Club, from London to 
Oxford, to commemorate the anniversary of the passing of the 
“ Locomotives on Highways Act (1896).” 
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Personal.— Mr. W. Chas. Graeme Welton, having accepted 


the post of electrician for a South American town, is leaving - 


for that place on or about December 12th. Mr. Welton is better 
known in the Southern States and Mexico as the deaf electrician.” 

It has been reported in the newspaper press that Mr. C. T. 
Yerkes has made a tempting offer to Mr. H. H. Vreeland, president 
of the Metropolitan Street Railway Co., of New York, to come to 
London to direct his tube railway schemes. 

Mr. John Denbam, electrical engineer to the Railway Department 
of the Cape Government Railways, bas been appointed to act as 
the electrical expert to the Treasury, and also to act as electrical 
inspector under the Electric Lighting and Power Act. 

Mr. Hadley Stanley, of the British Prism Globe Electrical Co., 
who has been in California for some months for his health, has re- 
turned, and re-opened his old offices at 57, Chancery Lane. 


Nernst Lamps.— With reference to the advertisements 
which have recently appeared warning users against infringements, 
Messrs. Veritys, Ltd. who are selling large quantities of these 
lamps, inform us that they have made special arrangements whereby 
they are fully entitled to supply the trade generally with these 
goods, and are quite prepared to guarantee them as regards infringe- 
ment. 


Appointments Vacant, — Tramways inspector for 
Birkenhead Corporation; switchboard attendant for Maidstone 
(£78); sub-station assistant for Walsall; engineer-in-charge for 
Bermondsey electricity works (£104). 


Royal Institution.— The annual course of Christmas 
lectures, ially adapted to young people, at the Royal Institu- 
tion, will be delivered by Prof. Н. 8. Hele-Shaw, LL.D, F. R. S., 
whose subject is Locomotion: on the Earth; tbrough the Water; 
in the Air" The first lecture will take place on Saturday, 
December 27th, at 3 o'clock, and the remaining lectures will be 
delivered on Deeember 30th, 1902, and on January lst, 3rd, 6th 
and 8th, 1903. | 


For Sale,—Mesers. Wheatley Kirk, Price & Co. will 
shortly sell by asction five Willans engines coupled to Edison- 
Hopkinson dynamos, another coupled to a 75-Kw. dynamo, and a 
quantity of spare parts, seven Babcock & Wilcox boilers, two 
Worthington pumps, 6-ft. fan coupled to Belliss engine, feed 
heaters, &c. See our advertisement pages to-day. 


Tunbridge Wells Telephones.—The Tunbridge Wells 
Town Council held a special meeting on Wednesday to consider a 
proposal whereby the National Telephone Co. would take over the 
municipal system. The Council has spent £25,000, and the com- 
pany undertakes to pay this sum, and give an unlimited service for 
£6 perannum, The matter was deferred for a month to enable 
members to consider the terms of the agreement. 


Piles.—An esteemed contemporary—“if you do not 
take it regularly, your duty to yourself demands that you 
should, &c.”—is suffering with an attack of piles, thermo-piles! 
Its meteoriter informs the President of the North Staffordshire 
Institution of Mining and Mechanical Engineers that “ electricians 
have never regarded the thermo-pile as a particularly efficient heat 
engine.” If our memory does not deceive us this is a very different 
story to what it related some years ago concerning the Cox tbermo- 
pile, exhibited at St. Albans, when the editor of our contemporary 
was in residence in that venerable Abbey town. But perhaps in 
those days "Meteor" had not blossomed forth into a full-blown 
electrician ! 


THE CENTRAL STATION ENGINEER. 


Мв. A. P. Darsunen, of Swansea, has been appointed assistant 
electrical engineer to the Dewsbury Corporation. 

Oldham T.C. has increased the salary of the borough electrical 
engineer (Mr. Newington) from £375 to £400 per annum by annual 
increments of £25. 

The borough electrical engineer, of Fulham, has tendered his 


resignation to the Council, to take effect as from March 25th next, 


unless his arrangements require an earlier departure. 

Mr. Davip Dopp CAMERON, eldest son of Mr. John Cameron, 
secretary and manager to the Blackpool and Fleetwood Electric 
Tramway Co., who js about to take up the position of station engi- 
neer to the Durban Corporation, was married at Hambleton, on 
October 29th, to Miss Mary E. Wright. The presents included а 
silver mounted dressing case from the employés of the Blackpool 
and Fleetwood Tramway Co. 

Mr. E. F. Jones, of Wimbledon, has been appointed engineer-in- 
charge at Southport, at £117 per annum. | 

А presentation took place on Saturday last at the Leicester Cor- 
poration electric light works, on the departure from the town of 

‚ G. CHARLTON, one of the engineers, who is leaving to take up 
an appointment of managing engineer at the electric light works 
at Banbury, Oxon. The presentation took the form of a non- 
magnetic stop-watch and a useful collection of technical books, and 
was made on behalf of the workmen and staff by Mr. ALFRED 
Corson, M.I.C.E., M. I. K. E., who, in a few well chosen words, 
wished Mr. Charlton every success in his new undertaking. — . 


CITY NOTES. 


Brockie-Pell Arc Lamp, Ltd. 


Lon» SurFrrELD presided on Wednesday at 60, Worship Street, E.C., 
over the annual meeting of the shareholders of the above company, 
and, in moving the adoption of the report, said they would agree 
that the accounts were the most satisfactory that the company had 
ever issued. The dividend of 3 per cent. was not so large as they 
desired, but it was the commencement of what they confidently 
hoped were better times. The large increase of over 40 per cent. 


. in the sales showed that tbe business was steadily expanding, and 


although the competition owing to the cutting of prices by foreign 
and English firms had been very keen, yet the number of new 
orders, as well as many repeat orders, proved that the Brockie-Pell 
lamp had mainteined its reputation, and that its special features were 
appreciated and valued by those engineers who had had experience 
of its working. It was true that the competition had compelled 
the company to reduce prices as there were still many buyers to 
whom first cost was the main object, and others who not having 
used Brockie-Pell lamps before, were satisfied with a lower standard 
of efficiency. Bot in order to meet this demand for a lower price 
lamp, the company had introduced a cheap type. These lamps, 
however, were not intended to supersede the standard pattern, which 
would still remain the lamp for all first-class work where lighting 
properties and a low rate of maintenance were the most essential 
requisites. Although the best lamps were more expensive than any 
other lamp on the market, “yet the expense of maintenance was so 
very much less that it had been very much demanded by those who 
as he bad stated, did not look at first cost. That bad been the case 
with regard to the Westminster Eleciric Corporation who had 
installed a great many lamps in the West End of London. The 
new lamp would burn steadily, and would be a well-made lamp, 
but there wovld not be the extra finish on all parte, There was no 
doubt it would meet a want, and prove higbly beneficial to the 
company’s trading; as they knew there was an exceptional dullness 
of trade starting about the end of March last, and lasting about to 
tbeendof Avgust. Some orders were put off indefinitely, and others 
were postponed until the late Autumn. He was glad to see that 
some of those bad now been secured, and the orders received during 
the months of September and October bad been most encouraging. 
Amongst the contracts of the past year, the most important was, of 
course, the Glasgow Exhibition. That had been brought to a satis- 
factory conclusion, and although a considerable sum of money was 
absorbed by it and a great deal of time taken up, the directors felt 
that the result had fully justified their action in taking on that 
work. It was admitted on all hands that the lighting of the Ex- 
hibition was an unqualifled success, and there was no doubt that it 
had considerably influenced business. The Wolverhampton con- 
tract was not so large, but as Wolverbampton was situated in the 
centre of a Jarge manufacturing district, the directors felt sure that 
here also the company’s lamps would prove their suitability, and 
would increase the orders from that part of the country. Many 
would have noticed the larga number of lamps which had been 
erected in the streets in Westminster during the part 18° 
months. These were Brockie-Pel, and about 950 were now 
lighted every evening. This was the largest installation of 
arc lamps in London, and tbe lighting of the distric 
was very excellent. At Newcastle-on-Tyne the company 
had supplied and erected 200 Brockie-Pell lampe, and these bad 
been suspended from the tramway poles Smaller contracts had 
been completed at Brighton and Saltord, where 115 and 106 respec- 
tively of the company's lamps had been erected in the same manner. 
Amongst many other orders were orders for lighting tramway car- 
sheds, shops and warehouses in various parts of the country. Since 
June last over 100 lamps had been supplied for lighting the Bourne- 
mouth tramway road, and one of the most recent orders received 
had been for lamps at the forthcoming Dorbar at Delhi Since the 
conclusion of the war in South Africa, several satisfactory orders 
had been received from that country for important works now in 
progress, which they hoped would lead to a large and consider- 
able business. He believed he might say that they would do 
a considerable business in that country. He considered that the 
prospects of the new year were at the present time decidedly 
hopeful. 

ir Drxon HARTLAND, in seconding the motion, endorsed what 
had been said by the chairman, and congratulated the share- 
holders that they were now in the category of dividend-paying 
companies. They could have paid a larger dividend than 3 per 
cent, but they thought it far better that they should not have a 
rising and falling dividend. The accounts clearly showed the posi- 
tion of affairs, and the gross profits were £500 larger than last year. 
The reason for this was the extra amount of business done, In the 
first year of the old company their sales were £10,000, in the 
second £17,000, and in the third £19,000, whilst in the first year's 
working of tbe new company they were £24,000, and now they had 
got £34,320. With regard to orders, in the first year’s working of 
the old company they were 580, and they had increased each year to 
831, 1,158, 1,647, and this year to 2,246, which showed tbat the com- 
pany was progreseing, and would progress more in the future than in 
the past. With regard to the agreement with the London and. North- 
Western Railway Co., who paid royalties for any lamps they manu- 
factured for their own use, they had recently received the first 
£100 from that company, and hoped in the future to get a much 
larger sum. | 
Р 5 discussion, mainly of the complimentary character 
ollowed. 
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Mr. BERO THE objected to the large sum put in the balance- 
sbeet for patents and goodwill. 

Mr. Bnockxm argued that so far from writing the patents down, 
they ought to be written up, for they were getting more valuable 
every day, aud the patents were increasing in number. 

The motion was adopted unanimously. 


Monte Video Telephone Co. 


Мв. Frank W. Jones presided at this company’s meeting on 
October 30tb, at Winchester House, E.C., and in moving the 
adoption of the report, said that the position and prospects of the 
company were favourable a year ago, and they had somewhat 
improved since. The receipts and the net resulte had been larger 
than in any previous year, and the latest reports from their manager 
in Monte Video showed that continued, if not rapid, progress might 
be expected in the future. 

The Monte Video Harbour works were being actively pushed forward, 
and they would materially benefit general business. At thoir last 
meeting he indicated the probability of very considerable capital 
expenditure being required by new conditions in telephony and 
increasing business, aud emphasised the necessity of preparing 
in advance for such demands. Fortunately during the past year 
they had not been called upon to incur any extraordinary outlay. 
The board ‘had appreojated the necessity of avoiding, and had been 
very careful not to authorise, any hasty or ill-considered expenditure. 
Every effort had been made to increase and husband their 


resources for the time when they would be absolutely needed, апа. 


could be moat advantageously expended, and they now had 
practically in cash a substantial reserve; besides that, they had 
for many years past made all payments on account of capital 
expenditure from the same fund. It was intended to continue 
building up their reserve. The necessity for that was constantly 
apparent, in fact, they knew that almost at any moment they might, 
to meet the requirements of the business, be called upon to make 
use of all their spare funds. The accounts compared favourably 
with those of the past five years, all of which had shown satisfactory 
results. The improvement for the year in net revenue was £323. 
It was proposed, subject to their approval, to pay the full dividend 
on the preferred shares, the usual dividend on the ordinary share 
capital, to place an additional £5,000 to reserve, and to carry 
forward the same amount as last year. 

Mr. J. G. Le MxCHANT, seconded the motion. After some dis- 
cussion the report was adopted. 


Prospectus.—The Electromobile Co. has been before the 
public inviting spplications for 20,000 £1 ordinary shares. The 
nominal capital is £50,0)0 in 45,000 ordinary and 6,000 deferred 
shares; 6,924 ordinary, and the whole of the deferred have been 
issued as fully paid. The company has been formed to establish 
electric charging depóts in London and elsewhere. An agreement 
has been made with Messrs. Greenwood & Batley, Ltd., who hold’ 
the British patents for electric motor carriages under the Contal 
system, to manufacture the chassis or under carriages for landaulettes, 
broughams, &., and with the Gloucester Railway Carriage and 
Wagon Co., to make the bodies of the carriages. Mr. Theodore 
Chambers is the managing director of the company. The list 
closed last Saturday. 


Electrolytic Alkali Co.—On Thursday last week the 


annual meeting of the Electrolytic Alkali Co. was held at the com- 


pany's works at Middlewich. Mr. William Thomson (chairman), 
presided. A dividend at the rate of 7 per cent. on the preference 
shares was declared. 


Tin Electro-Smelting Co.—The report of the directors 
was adopted at the third ordinary general meeting, held at the 
offices, 16, Tokenhouse Yard, E.C., on October 28th. The directors 
bave declared an interim dividend of 7s. per sbare. 


STOCES AND SHARES. 


Wednesday Evening. 
UnExrECTED developments in the Consol and money markets have 
led to a pronounced improvement in the price of Goschens, which 
spurted sharply last Tuesday on account of the abundance of cash 
now available in Lombard Street. The fearsof dearer money upon 
which it was ventured to cast incredulity a week ago have quite 
failed to justify themselves. Home Rails are jerkily better, losing 
one day part of the gain they made the previous afternoon, but the 
electric section is very little disturbed by these movements. In 
the telegraph department the fresh attention now being directed 
towards industrial securities by the general public is responsible for 
a further spurt in the Anglo-American varieties, but electricity 


supply shares do not participate at present in the favour with 


which purely investment shares are growing to be regarded, 


Those who may wonder at the calmness and lack of activity 
prevailing iu the supply section must not overlook the fact that the 
time is scarcely propitious to any particular attention being turned 
towards the shares. No dividends are expected just yet. No kind 
of anticipation of good things to come is present in the market; the 
winter bas hardly made its presence felt sufficiently to cause the 
investor to look at electric lighting shares. But it may also be 
pointed out that the winter is usually the period of the year when 
animation comes to this department; foggy days and dark after- 
noons are ill winds which blow good to the electric companies, 
although it is to be hoped that the usual vagaries occasionally 
indulged in by the City concerns in past years will be checked this 
season. City of London shares are amongst the most active in this 
market, but the prices are unaltered this week—in fact, the share- 
list seldom presenta such a clean sheet, so far as changes are con-. 
cerned, as it does in our present issue. A new issue of 7 per cent. 


Preference shares is to be made by the Blackheath and Greenwich 


Co., at 218. per £1 share. 

Since we last quoted them, the best-known provincial lighting 
shares have undergone comparatively slight changes. Bournemouth 
and Poole Ordinary are 13, Oxfords 53, Hove $ better at 8, and Folke- 
Stones 6}, while Urban Ordinary and Preference both remain at 4. 
Central Electric Debenture at 108 is rather harder, and as regardslother 
issues, Calcutta Electric at 73 are well maintained, and Electric 
Lighting of Australia Preference receive a little attention at 


about 4, the 5 per cent. Debenture stock standing at 1004. The 


Folkestone Co., it may be mentioned, is seeking powers to make a 
fresh issue of capital, and rumour points to the taking-over of the 
Hove Co. by the town authorities. 

Amid all the strife and words, recriminations and correspondence 
which rages round the subject of London's electric traction, the 
stocks of the existing companies maintain a fairly stolid indifference. 
The presentation of the London County Council’s urgency report 
exerted no influence over them. Waterloo and City stock has 
indeed risen a pair of pointe, but that is in connection with the 
better sentiment as regards Home Railways generally, this security 
more than either Central London's, or City and South London 
feeling tho prevailing tone in the Heavy Railway market. City 


and South London is up a trifle, and a1good sign is the hardening 


of the company's prior securities. The three Preference stooks are 
now quoted at 129}, 1274 and 125 for the 1891, 1896 and 1901 issues 
respectively. City Debenture stock stands at 1164, or a point less 
than that ruling for the Central London security of kindred 
character. Great Northern and City “А” Preference shares are 
8 middle, ex the dividend of 3s. deducted last week. It seems 


| probable that the first part of the new liue will be ready for traffic 


soon after Christmas. The atocks of the two underground com- 
panies have slightly hardened, but the market remains appre- 
hensive of the possible outcome of the County Council's latest 
proposals. | 

Other traction descriptions are irregular. British Electric Trac- 
tions remain dull. The market at the moment is anything but a good 
one; there is a strong tap running, and the company's supporters 
appear to be coy of supporting their shares. London United Pre- 


ference are 112, and the Debenture stock changes hands in'the. 


neighbourhood of 107, the Provisional certificates being quoted a 
point cheaper. A lot of vexatious trouble and annoyance is being 
caused in Preference dealings by reason of the fact that some of the 
shares carry about 6d. or 9d. per share less dividend than others, 
and the confusion grows daily worse confounded. _ 


Anglo-Argentine Tr.ms have strengthened to 4}, while Calcutta 


Trams are 71. Only in these two is there any noticeable business 


being traneacted outside the English group. 

Anglo-American Telegraph Preferred and Ordinary stocks are 
both 1 per cent. higher on the week, and it is now raid that there 
is nothing to fear from the wireless telegraph systems, although 
Marconi shares are 3] buyers. By the way, a quaint proposal is 
afoot for playing the next Anglo-American chess match by means 
of the new method of communication. Commercial Cable stock 
retains its new-found firmness, but there is no change to chronicle 
in Submarine certificates. Several stocks and shares in the tele- 
graph list were marked er, dividend last week ou the Stock 
Exchange account day, and allowing for the changes caused by these 
deductions, the market is very little changed. Great Northerns are 
down à, partly by reason of the questions asked the other day in 
the House of Commons, thé answers to which, however, showed 
there was no cause whatever for uneasiness, 

National Telephone Preferred and 34 per cent. Debenture stocks are 
both a trifle easier, but beyond this the telephone department is life- 
lese. Henley's shares have spurted 3, while Calleuder's, ex a dividend 
of 5&, are nominally twice the amount down. As regards prior 
securities, Indis-Bubber Debenture, with a rise of 1, has risen to & 
emall premium. | 
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Business done 


Stock : : 
Present 101 Closing Closing ed 
NAME. or Dividends for the last sotationa поанопа week end 
1808; Share three years. Pct ЫЙ Nee 5th. NM 
* * 
У | . Highest Lowest. 
100 | African Direct Telegraph, 4 % Debs. т 100 pi ei o. | is 98 -- 102 98 102 X ds 
25,000 | Amazon Telegraph Co.'s shares, Nos. 1 to 25,000 10 E 5s s 31 44 34— 44 
119, 7001 do. Б 95 Debs., Nos. 1 to 50 Red. 100 ВЕ a КЕ 70 — 80 70 -— 80 
788,40 | Anglo-American Telegraph `.. . ч Stock | 73; 34% | Gls. 60 — 58 51 — 64 5 61 
9,105,680 | Do. do. do. 6% Pref. Stock | 6% | 6% | 6% | 94 — 96 5 — 97 95 
3,105,580 Do. do. do. Deferred Stock 41 78, 58.95 9s. & 91 R]— 9} 9 8H 
44,000 | Chili Telephone, Nos. 1 to 44, 000 б 4% | 5% | 5% 81— 4l N — di je x 
13,333,800$ | Commercial Cable $100 8% | 8% 8 178 —188 178 --188 is 
1,811,209 Do. do. Sterling 500 year 4 % D. Deb. Stock Red. Stock е. a ia 94 — 96 mui. 954 944 
16,000 | Cube Telegraph .. zi : = 10 7 96 4495 1% 54— 64 54— 6А xd P s 
6,000 Do. 10 % Prem. 10 б x is 13 — M 121 — 134 xd a: 
12,981 | Direct Spanish Telegraph 5 4% | 495, | 4% 21— 9 24— 3 pis 
6,000 Do. 10 % Cum. "Pref, 5 ^ = 2 7— 8 7 -- 4 
60'710: | Direct United States Cable. ^. 90 33% | 83% 31% | 10à— 11 105— 11 108 | 10 
96,300 | Direct West India Cable, 44% 1 Reg. Deb., within N Nos. 1 to 1 200, Red. 100 a 8 P 100 —103 100 — 103 2 F 
183505 Eastern т KEN, Ord. Stoc Stock 7% 7% 1% 124 —129 190 — 92 126 124 
,999, о. Prel. Stock А 100 as v P = = .. = 
1,684,645 Do. 425 Mort. Deb. Stock Red. Btock js s — 106 —109 104 —107 xd | 105 104 
ао, Eastern piensen 40% ө чу and China Telegraph 8 10 1% 7 96 1% 107 ~ 12 | 12 —110 123 123 
ы tock D tock oe oe se = — . es 
300,000 | Eastern & South African Tele., 4% Mt. Db., Nos. 1 to 3,000, red. 1909 | 100 6196 i i 99 —-102 99 —102 `- e 
200,0001 Do. do. 4% Reg. Mort. Deve: (Manritins Sab.) 1 to 8,000 25 JP 2 * 101 —104 % 99 —102 1 $4 
180,227 | Globe Telegraph and Trust ае. 10 54% | 9% | 9 10 — 10 xd | ate 
180,042 Do. do. 6 % Pref. 10 a ur as 134— 14 1$ 133 xd 18 1 
150,000 Great Northern Telegraph, of Copenhagen 10 123% 15 % 15 % 27À— 284 — 98 28 z 
70,000 | Halifax and Bermudas Cable, 43 % lst Mort. rsd bel | 100 » ‚. 100 —108 100 ~-103 
17,000 | Indo-European Telegraph с 25 0% |10% |10“, 89 — 10 - 88 — 42 xd 
100,000] | London Platino-Brazilian Telegraph, 6 % Debs. 100 - gi кз 101 —105 101 —105 
72,680 | Montevideo Telephone, Ltd., Ord. Nos. 1 to 72,680 1 24% je. : 1 i 
86,492 Do. do. "5% Pref., Nos. I to 86,492 1 5% 7 T i- 1 1 Ж 
1,983,888. | National Telephone, Pref. Stock... 100 5% 5605 5 K. 93 — 95 92 — 94 94 923 
1,966,667 Do. do. Def. Stock 100 bs 64 xl 56 — 58 56 — 58 е: 
15,000 Do. do. 6% Cum. lst Pref. .. 10 6% | 6% | 6%, 12}— 184 124— 1 13,4 | 12 
15,000 Do. do. 6% Cum. 2nd Pref. 10 6% | 6% | 6% 114— 123 114— 12 s m 
250,000 Do. do. 5 % Non-cum. 3rd. Pref., 1 to 250,000 5 5 % 6X б“. 4f— 5 4 5 576 418 
2,000000 | Ро. do. — 3) % Deb. Stock Red. Stock 33% | 98% | 34, | 96 — 99 95 — 98 96 
600,000 | Do. do. Deb. 8tock Red. 100 i 4% | 4% | 102 —106 102 —106 Us 
171,504 | Oriental Telephone E: Elec. Nos. 1 to 171,504, fully paid 1 5% | 6% | 6% g- 1 i— 1 xd z 
100,000! | Pacific and European Tel., 4 % Guns, Deb: 1'to ыш 100 x as 19 99 — 102 99 —102 т 
11,889 | Reuter's .. 8 5% | 5% | 5% : 63— 7А 6g 
3,308 | Submarine Cables Trust et m x Cert. E s fos 110 —120 110 —120 Ке 
58,000 | United River Plate Telephone Е EUR е 5 1% 7 95 71% 11 — 5¹ a T 
40,000 Do. do. 5 95 Cum. Pret., Nos. 1 to фо 5 ; s d 44— 5 4 5 
179,941 Do. do. 5 % Debs. .. Stock ; 2 102 —105 102 —106 
15,000 | West Atrican Telegraph, Shares 10 | 34— 4 3 — і, 
10.000. West Сом ot America, is to 30,000 end 53, бй v x . 665 : ad —101 5 101 ie 
, до. 4 ebs., 1401, uar raz. Su e . ee m өз pe 
267,930 Western Telegraph, Ltd., Nos. 1 to 20,0 Mo 10 | 7% | 7% | 7% — 1M-— 121 194— 12 1118 lk 
75,0001 do. Debs. 2nd i 1906 100 eu x 102 —105 109 —105 ps 25 
400,000 Do; 14 Deb. Stock Red. 100 „ oin 99 —102 99 —102 . 
88,21 | West India and RR наце а 10 % 4% = } D. ў i 
94,503 Do. do. do. 6 95 Cum. Ist Pref. 10 | 4— 5 11— 5 1 
4,669 Do. do. do. с Ф Cum. 2nd Pref. ; 10 3— 4 3 — 4 
80,0001 Do. do. - do. o Debs., Nos. 1 tol 800 100 | | 100 —108 100 109 i 
| | | Bn ... 
ELECTRICAL RAILWAY, MANUFACTURING AND INDUSTRIAL COMPANIES. 
| | | | 
‘ | 
90,000 | British Aluminium 7 % Cum. Pref. .. 8 10 . LIEN NE s M ur 
900,000 | Ро. do. 54, lat Mort. Deb. Btock Red. beo di Stock - d .. 83 — 88 ЖЕ c Жей 1 5 1 
100,000 British Electric Traction . | эы wt Wt 5 8% | 995, | 9% | 5 — 12 . pc 12 13; 12 
do. 6 % Cum. Pret. з M i КУ үз 1 | = 
600,000! | Do, do. 5 % Perpetual Debenture Stock .. | Stock ; ; | M 124 —127 121 —127 | 120] 1257 
100,000 | British Insulated Wire Ord... ni 22 5 20 % 159% 10% 71— 8 7 3 ye cc rd 
100,000 Do. do. 6 % Cum. Pref. 5 ол 5 | | e. 54— 6 | Q9 6 6 
50,000 | Do. o. 44% lst Mort, Deb. Red.. o0. ..] 100 103 —106 109 —106 id 
50,000 |€Browett, Lindley & Co. (1899), O rd. .. » Е ..| £1 ! 8% : .. | 18s. to 15s 18s. to 15s. и 
60,000 © Do. do. 6 95 Cum. Pref, .. M 74 us £1 sa 6% T 168. to 16/0 : 16/6 to 178. us 
105,731 | Brush Electrical Engineering, Ord., 1 to 105,781 .. | Rho Ws 2 54% 5% | Nil = — 1 5 
150,000 Do. do. Non cum: 6 % Pref. .. .. .. 2 6% | 6% | 8% p 21 by e 
125,000 Do. | do. % Perp. Deb. ien : Е Btock 2 | a 100 —108 100 —108 
4 do. Perp. 2nd Deb. Stoc Stoc AN D — — н 
35,000 | Callender's Cable Construction if P Р Е | M А 5 | 15 % | 15 % 2% | 15— 1 15 — 16 xd 158 
40,000 Do. do. do. 5 % Cum. Pref. у Бу. у de чыз; AS 5j— 6 St— Gt I 
90,0001 Do. do. do. 43 96 96 1st Mort. Deb. Stock Red. Воск. 109 —113 109 —113 | T 
1,860,014 | Central London Railway, Ord. Stock ; Stock | a .. ; 4% , 108 —111 108 —111 109 108 
194,093 Do. do. 4% Pref, Stock Stock . 4 107 110 107 -110 ! 109 | 107 
494,993 Do. do. Def. do. Stock | .. ^. .. . 4% | 108—111 103 —111 108% 1087 
1,330,000 | City and South London Railway  . pi КЕ M 2 .. | Stock 13% 4% 2 $ 71 — 18 73 — 75 74 73 
85,000 оар: & Co., Nos. 1 to 85,000 Е 3 72 8 | B% | 24- 2{ 2341)- 27 2 - 
] о. 5 95 166 Mort. Reg. Debs., 1 to 900 of £100, an Же, : E Qi 
00,0007 901 to 11.000 of $50 Fed. | A p. esee] 101 —106 % 101 —106 % 
99,261 | Edison & Swan United Elec. Light,“ A“ shares, £3 paid, 1 to ш 261 5 095." ae | - 3 A— 3 
17,189 Do. do. * A " shares, 01—017,189 . 5 | 6%, | 9219, 14-- 24 1— 24 
314,029“ Do. do. 4% Deb. Stock Red. 100 È T 74 — 78 74 — 78 
100, 0001 Do. do. 5 % апа Deb. Stock Prov. Certs. all ра. 10 П. 77 — 2 77 — 82 sel 8 
112,100 | Electric Construction, 1 to 112,100 . a 2 6 ,6% 6% 21 2 J — 2 17 14 
31,990 Do. do. 1% „ Cum. Pref., 1 to 31,390 eu. ue E MEN | „ 21— 22 21— 22 z = 
182500! Do. do. © Perp. Ist Mort. Deb. Stock .. | Stock - . 99 -102 99 —102 
25000 | General кесп е: 1900, 5 ^; Cum. Pref. f 10 5 5 | 10 — 104 10 — 104 
200,000 | Do. 4% Mort. Deb. . Stock | .. | 999 102 99 — 102 н i 
35,000 Неше 8 w T) ) "Pelegraph Works, Ord. .. КИ А, n 2 b 15 % 20 % 20% | 16 — 17 163— 174 171 17 
35,000 до 44% Pref. .. HUY 5 | 48% | 44% e i 5 53 | 5 59 AN x 
18,050 Do; do. 4l Mort. Deb. Stock Stock | .. | „ 1109 —118 109 —113 
90,000 | India- -Rubber, Gutta-Percha & Telegraph Works ee - 10 10% 10% | 203— 214 | 204— 214 
300,000: Do. do. do. 4 4% Ist Mort. Deb. | 100 „ ' 99 —10? 100 103 
87,600 - |t Liverpool Overhead Railway, Ord. . . ds =, на 10 320 34% 132 | 44— 5 ! үш 5, 
10,000 |+ Do. do. Pref. £10 paid eo s. s. ee 10075155 x 10 — 1 ME 
7,900 | Parker (Thomas), Ltd., Ord., Nos. 1 to 5500... |. .. N 10 6 гез 144— 15 (0 1434—15 n 
Rosling & Fynn 6 % Cum. Pref. E: Te дуз, MERO. MAS EL pu 0 6% 190t0200 ' s ix 
12.850 | Telegraph Construction and Maintenance. 12 159% | 174% | 20% = ' 87—40 394 | Зна 
10001 „, Do. do. 4% Deb. Bds., Nos. 1 to 1, 1500 Red. 1909 100 |... аз E 102 — 105 102 —105 is 
000! | Waterloo & City Railway, Ord. Stock | : 100 | 3% | 8% | 8% — 9$ 91 — 94 2s 
| i | i 
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+ Quotations on Liverpool Stock Exchange. 
8 From Bradford Share List. 


t Unless otherwise stated all shares are fully paid. 
т From Manchester Share List. 
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LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 
Consolidated 0 i and Maintenance, 4—3. , and нуде Electric (210 Бора, , Ord., 18—14. 


National Elec ree Wiring. 10 pd.), 10—11 
Bank rate of discount 4 per cent, (October and. 1902). 


198 | i THE "ELECTRICAL REVIEW. [Vol. 51. No. 1,302, NovgwBER 7, 1902. | 


— 
SHARE LIST OF ELECTRICAL COMPANIES (ontinued)—ELECTRICITY SUPPLY COMPANIES. 
3 кееш ‚ Closing Closing Busingus done 
Present NAME. : or E for the | Quotations Quotations | . week ended 
раве Share. secures NORT.. "du Oot. 29th; Nov. Sth. | Nov. 5th, 1902. 
{ 199. , 1900. ; 1901. | | Highest. Lowest. 
100.000 | Blackheath and Greenwich Dist. Electric Light, Ord.. е zu 1 o: | Ps | € à- E 4- 3 е 
100,000 Do. 41% lat Deb. Stock, Prov. “Certs. Ma 100 Ж 20m а н 105 -—108 106 – -109 is 
20,000 | Brompton & Kensington Elec tric Light Sup., Ord., 1 to 20,000 у 5 6 96 6 X к, 10} — 103 Ta 102 TEE 
20,000 Do. do. 7% Cum. Prefe — .. 5 55 88 т 101— 103 104 — 10% PME 
50.000 | Charing Cross and Strand Electricity Supply ue h 9 %, 9% 10 9— 94 9— 9 Eia died | 
70,000 Do, do. do. x, Cuin. Pret. Us 5 Ир E ARE 542 6 51— 6 o 5 н! 
40,000 Do. йо. ** City Undertaking ” ie Cum. Pref. T 5 -" ia i ij— 5 i— 51 7 ЖА 1. 
250,000 Do. do. 4%, Deb. Stock Red. m PE Sy 100 E 1 5 - 105 107 105 107 1063 fro id ч. 
44.436 »Chelsea Electricity Supply, Ord. — .. m 5 T 5 6 95 5A% 4% 51 6 51— 6 . 6 А 
` 150,000? Do. do, o Deb. Stock Red. e .. | Stock - "m je 109 —112 109 --112 ms Pa du 
\ 70,695 | City of London Electric Lighting, Ord. 10.0011 io. 5 m 10 4% 0 * 5 % 10 11 10 — 1t T "e 
S 40,000 Do. 6 % Cum. Pref., 1 to 40,000 à 25 10 6 5 6% fs 134 — 144 131 - 144 14 P 
400,001 Do. 5 % Deb. Мос k, Scrip. (iss. at 115) all paid T e ar T ET 123 — 12 123 -128 5 en 
300,000 Do. 440%, 2nd Deh. Stock, Prov. Certs., all paid 100 m zt 20 104 — 107 104 —107 : z 
| 40,000 | County of London & Brush Prov. Electric Lighting, Ord. 1-- 40,000.. 10 4 5 4 'X, 4 4 в 95 Mi— Yk | Ж 
| A). 000 Do. do. do. 6$, Pref., 40,001- 60,000. . 10 6 45 6 * 25 113 — 121 114— 191 2524 E 
; 400,0001 Do. do. 44%, Deb. Stock, Prov. Certs. (all pun Red ИТ .. T 110 -113 110 --113- 1104 T 5 
i 50.000 | Edinundson’s Electric Corporation, Ord. Shares a 5b | 69% 1% 7 A 6 — 64 6 — 6k £e. Wo шу m 
30,000 Do. do. 6 X, Com. Pref. .. " m е ie kat. 6 — 6} 6 — 65 xd — thes | 
140,000 Do. do. 4%, Ist Mort. Deb. Stock | - 100 а - E 107 —110 107 —110 $4 - D» 
21,000 | Kensington and Knightsbridge Electric, Ord. Ж E ^ 1% 112% 10 X 10 — 11 10 — 11 - t . 
90,000 Do. do. do. ^ Debenture Stock .. | Stoek Es e jS. . 101 - 104 101 — 104 5 - 
110,000 ondon Electric Supply Corporation, Limited, Ord... E m 3 24 j^ еа 14-— 21 14 -- 24 | 
19,240 Do. do. do. 6% Pref... 5 zu. е: is 4i— ^i 4j- D 5 
250,0001 Do. do. do. 4 %, Ist Mort. Deb. Stock Red Stock ie. bus "m 96 — 90 1 -— 99 9н - 
100,000 | Metropolitan Electric Supply, 1 to 100 000 . 10 b a 6 (4% 153-- 164 154—- 164 16} | 16i 
220, 0001 Do. do. 4%, Ist "Mort. Deb. Stock s $us by - © 5 110 115 110 115 a ТИМ 
250,000 Dx do. 370 Mort. Deb. Stock Red .. | Stock ТЕ E 25 99 — 102 99 102 NET ET T 
10,852 | Notting Hill Flectrie Lichtinzz is . 10 т |T% | 6*5 | 13 а 134-- 144 | = 
40.000 | St. James’ and Pall Mall Eleetrie Light, . 5 144%, | 144% 142% 141 - 154 144. - 154 Sr 
20,000 Do. do. do. 7 X, Pref. 20,081 to 40,090 5 Ts UO Sy м1 94 MÀ 93 1* 
¥ 150,0001 Do. do, do. 34", Deb. Stock Red. 100 T ES id 98 --101 94 — 101 | | 
12,000 | Smithfield Markets Electric Supply, Ord. Ө Б К x E 11 £m b | y= -3 Ж х 
50,0001 Do. do. 4, Deb. ч {ы os € 100 m 2 i: RO -- 99 | KO — 90 | л F 
65,000 | South London Electricity Supply, Ord. НЕ Ж А ; 5 " . 21- 3 21— 3i Ji. | id 
30,000 | Urban Electrie Supply, Ord., £4 pd.. 5 | ü r dg is | d Mtl 
30,000 Do. do. 5 % Cum. Pref. (£44 pd. . x P x 5 > T m 32 14 T | +2. 19 
110,000 | Westminster Electric supply, Ord. n са m bx | 5 13 "5 ним . 1084, 114 — 124 „114 - 124 12 F oe 
28.141 Dn. do. 5 *, Cum. Pref. B. d lov b. re 6 — 6i 6— 6 6 6 ae 
* se Ute to Founders Shares. . ; Unless otherwise stated all shares are e fully paid. T 9 — 
— ——— : ĩᷣ TTD Gm = ———— — — — z —— — = - Е — — m uU Uu TTT p 
MARKET QUOTATIONS, Wednesday, November r 5th. i> 
VVV PPP FEC ĩð⁊ ee EIER GIG MC M ILC E d 7 RIPE EIRMOD DC ald — 
CHEMICALS. &o. —— This weck. Last week. Inc. or Dec. METALS. &c. (continu This week. Last week. Ine. or Dec. 
| i 
a Acid, Hydrochloric кн . per смі. 57 5]- me п Copper Sheet ae ee Р per ton £61 | £67 
a „ Nitrie.. - us .. рег сме. | 221. 22/- ps (09 „ Rod. oe Р per ton | £67 £67 
a „ Oxalie.. T: i .. рег смі. $2/- | 32;- ; a | € „ (Flee tr olytie) Bars S per ton £65 £65 
а 4 Sulphuric... be .. per ewt. | 5/6 5/6 ex е #6 1 "e Sheets per ton , 174 i £H ^ie | 
a Ámmoniac, Sal 2 .. per сме. ; 42/- 42!- ' 21 T vs 75 Rod .. per ton! £65 | £65 p iu и 
a Ammonia, Muriate (c rystal) .. per ton | £33 10 £33 10 | e А з H.C. Wire per lh. 71d. "Ad. i БЫ 5). 
а ы А .. per ton £30 £30 f Ebonite Rod - " e per dh. | 3- 3/- T 2 Г 
а Bleaching powder 22 x .. ber ton £4 10 44 10 Г s Sheet | и .. perlb, | 5i- | 5/- | P Ts 
a Bisulphide of Carbon. .. per tan £15 £15 | an German Silver Wi ire bus .. per Ib. 1/41 1/43 | 225 LE 
a Borax. : Eus m .. per ton £13 ; £13 | ' h Gutta-percha fine.. “з .. per tb. 8/- ö 8- | e 1 
a Bensole (90 “, "m i^s .. per gal. 77 | 7/- | (Od India-rubber, Para fine. .. per db, ue e LM 3/1 to 3/4 3d. inc. e i 
a А (00,90 0) Ly . pergal. ' 5% ) 5/6 i Iron, Charcoal Sheets per ton | £18 | oe 
a Copper Kalviai iu p .. per ton £19 | £19 | i „ Pie (Cleveland w arrants) per ton 51 a 52,04 9J. dec. HO 
а Lead, Nitrate , " .. per ton £24 £24 i „ Forgings according to size per ton From £11 From 411 | з a 
a „ White Sugar du .. perton | £31 £31 i „ Se rap, heavy .. per ton 470 to 50j- 47% to 50j- А i 
а „ Peroxide  .. zs .. per ton кү 10 #2710 i „ Wire, galvanised No. 8 .. per ton 49 15 49 15 | D^ 
a Methylated Spirit. per gal. 26 26 SR | Е (| £10176 . * — 
a Naphtha, Solvent (QU, at 160 C. per gal. 576 5/6 | AY 77 Lead, English Ingot S .. рег ton £11 1 to 411 i | inc, : 12 Б 
a Potash, Bichromate, in casks .. per Ib. за. 31. ey a с, Sheet - .. per ton £13 | £13 | ч 
“ а Caustic (75;80'X,). . .. per ton £24 £24 - m Mang: min Wire No. W. .. рег. | K7- i 8/- ! ЖУ uox 
a 73 Bisulphate 20 .. per ton £35 £35 | s g Mereury ut per bot.. £8 15 | £R 15 ‚2. Mr 
a Shellac Cs vs eo perewt.: 1307 120. T 4 Mica dn original eases) small .. per Ib. 3d. to a * $d. to 9d. . 
а Sulphate of Magnesia E .. per ton 44 10 £4 10 "m ANE EM 55 " medium per lo. 1/9 t 2 9 )/9 to 2/9 
a Sulphur, Sublimed Flowers . per ton £6 5 | 46 5 Y d „ large .. per lb. 3,3 to 73 3/3 to 7/3 
a i5 Recovered 23 .. per ton | £510 145 10 T p Phosphor Bronze, plain castings per Ib. 1144. to 1/2 | 1134. to 1/2 
a sii Lump .. is .. per ton £5 , £5 ps p 5 rolled bars & rods per lb. 1/-to1/3 | / to 1/3 
a Soda. Caustic (white 70%) .. per ton £10 15 £10 15 Lo Т „ Strip&sheet. per lb. From 1/2 From 1/2 
a „ Crystals Ж e рег ton 43 £3 và T Platinum. ps "m .. per oz. £4 £4 
a „ Bichromate, casks. . .. per db. 2Wl. 24d. | gu p Silicium Bronze Wire .. per lb, 9d. to 1/- 9d. to 1/- 
3 i Stee, Magnet, nec'd'g to desc n n per ton £5 15 | 
METALS, &c. | | i „ „ in bars From 15 w a | 
| | | А 64120 10 £120 10 
b Aluminium Ingots, in ton lots . per ton 2148 | 4118 | Є f Tin, Block . $5 ad e ber ton 0 4121 10 to £121 10 z 
b = Wire, in ton lots . per ton 4224 | £221 ^" „ Foil .. e. per lb. 176 ; 16 | 
b Sheet, in ton lots .. perton £191 £191 | 2s | n „ Wire, Nos. 1 tá 16 .. .. per lb. 1/64 | 1:64 | 
р Babbitt' s metal ingots .. per ton 440 to £10, £40 to £140 10 dec. p White  Anti-friction Metals 7 ' 7 
€ Brass trolled metal 2" to 124 basis per lh. Sad. | бга. Ad. dec, | "White Ant” brand А per ton £36 to £60 | £36 to 460 
c „ Tube tbrazed) т .. per lb. Hid. | Had, Id. dee. J Yarns, 2 105 Grey Cotton, onsp ls per Ib. Td. + "id. 
& gi „ (solid drawn).. e. per lb. 61d. | Jå. n dec. 4 „ 6lea. Flax. 2. per Ih. Fad. | hid. 
€ „ Wire, basis.. M .. per lb. | Had. 7d. d. dec. J „ 3ply 10 Iba, Russian .. per lb. | ака. 414. 
: Copper Tubes (brazed) .. .. per lb. d. ма. i T j Ў 10 ibs. Russian. single .. per lb. 42d. 44d. | 
» (solid drawn) . per lb. 9d. 9d. js j 180 Ibs. Jute rove per ton | £111] 41111 Es 
F Copper Bars (best selected e per ton 467 467 | id k Zinc, Sh't Vieille Montagne bnd. ) per ton , £23 £23 a 
| | ? 
а 9 8 . & Co. TN J us повер С.Р. and Teleg. Works k Messrs. Morris Ashby, Limited. 
ССТТ e British Aluminium Co., . ; essrs. James & Shakspeare. [Co., Ltd. pation | т Messrs. W. T. Glover & Co., Ltd. 
1 c Messrs. Thos. Bolton & Sons., Ltd. e h Messrs. Edward Till & Co. eens n Messrs. P. Ormiston & Sons. 
* | d Messrs. F. Wiggins & Sons. * [| i Messrs. Bolling & Lowe. , "HPP*7 ЭУ | o Messrs. Johnson, Matthey & Co., Ltd. 
Мек Frederick &inith & Co. j Messrs. Walter H. Hindley & Co., Sp; i 
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` TRAFFIC RECEIPTS. 


p The Pho phon БЕ Company, Ltd. 


© 5, = +- — + o P — Б — SSG ee wu eR RS — — — ——— — "E 


Receipts tor Mies | Receipts for Miles 
Week the week. Total to date. open. au the Ко Total to date. | open. 
Company. VV аы — Company. с 7 m 
nee Am'nt ' Ino, or Amt Inc. or |This "E sd | ending Ine. or m, Inc. or This Last 
deo.“ dec.“ year. year & | | Am'nt. El dec. Am en dec.* Pear. year. 
— ———-.———— do — c Doce tun EUR -- 
с | 
£ £ £ £ | З B. EF. T. Co. (continued)--. ! | £ | £ | £ | £ | 
Blackburn Corp. Trys. .; | Oct. 25 | ТИ | + 48 | 92,244 | + 8,607 E. 13 $  Sonthpors . Het. 21 21 | + 96 E 11,160, + 5,929, 5 
Blac 1 and Fleetwood | Nov. t 268 | + 10 | 193844 | — 277 71 "4 5 South Staffordshire.. „ wa 716 — 91 432,24 — 979 217 
Bristol Trys. & Car. Co. | Oct. 81 | 4,411 | +469; — — * * B Sense... 21 464 f 0.807 + 1.270 5 
British Elec. Trac. Co. :— ts nn „ 33 24 53 |— 12 28390 — 813 1 — 
Devonport „ 24 441 | + 59 | 18,551) 1.1215 | 5 68 Tynemouth — .. ‚| „ 24 247 4 46 12,948 + 1,718| 84 81 
Dudley Stourbridgo. „, 24 714 + 15| 32,769 | + 8,896 18 10 i eston-saper-Mare.. | „ 22 47 45, 288 — 24 — 
Gateshead „ 24 962 | +246 | 82,184 | + 6,069] 1 9$ 28 Wolverhampton Dist. |, 94 | 902 ET 8,852 | + 5,45 101 23 
Gravesend— Northfleet | „, 24 197 — 2,610 — 3 - 2 Centra! London Railway | Nov. 1 7,155 26 117,005 «10,012; 6 6 
Greenock—P.Glu:gow „ 24 449 | +180 21.616 712,747 7 74 Б City and 8. Fondon Ry. „ 2! 9,284 E US 52,941 +18,275) 6 4 
Hartlepool .. ..| ь 24 213 | — 18 | 10,919 | + 1,069 4$ ы Doncaster Corp. — — — 59 — 
Kidderminster..  ..! , 24 107 |— 9| 59590|- 19, 4 4$ 9 Dover Co ара „1 201 | + 4 9,819 + 63; 8 | 8 
Merthyr .. я | n 24 181 — 9 8,641 — 1,578 8 8 = Dublin Un ted Trys. ..' Oct. 81 | 4,473 | +175 | 88,708! + 1,719 | 46 | 46 
Middleton " | o» 2i | 251 = 9,359 = 89 — g Eas Наш Tramsaye .. Nov. 1 | 455 7110 9,473 + 1.686 5 | 4 
Oldham— Ashton | œ 24 552 | + 45 22, + 1.210 8 8 à Glasgow Corp. Trys, .. | „ 1 12,7 | —435 | 269,421 | — 12,635 | 574 | 48 
Pole .. .. „ 24 247 | + 16 | 11, — 115 з} 80 Liverjool Overhead Ry. „ 2 1,627 | + 82 W, 368 — 967 67 67 
Potteries e e| m 2 1533 | +110 | 68,388 + 8,164 | 254 281 Newoastle Corp. Tr n 13.001 = = — 85 — 
Rothesa y. w M 48 | + 2 1644) + 520 — | — Sunderland Corp. Trys. | „ 5 | 1060 | + 87 | 37,697 + 2,609 172 | 1% 
PE — | Д ! 
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Fluctuations in October. 
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INSTITUTION OF ELECTRICAL ENGINEERS. 


NOTES ON THE TESTING OF TRAMWAY MOTORS, AND 
AN INVESTIGATION INTO THEIR CHARACTERISTIC 
PROPERTIES. 


By Мїснлкг, B. Frkrp, Member, A. M. Inst. C E. 
(Paper rend at Glasgow, May 13th, 1902.) 


(Continued from page 760.) 
To obtain the correct temperatures at the end of the heat run the 
author has found it best to employ bent thermometers, as shown in 
fig. 8. Two holes are drilled through the motor case, through one 
of which a thermometer can, immdiately after the test is finished, be 


dropped down on to the surface of the armature. The bulb of the 
thermometer is protected by а cork hood to thermally iosulate it. 
The second thermometer is packed into a pocket formed in the side 
of the field coil so that its bulb is lying up against the winding, as 
shown in fig. 8. ‘ 

With this arrangement the two thermometers are gradually risin 
towards their final temperature throughout the test, upon the con- 
clusion of which no time need be lost in bringing T down on to the 
surface of the armature. A short interval of time must, however, 
elapse before the final temperature can be recorded, especially if a 
cold thermometer be laid upon the commutator to determine the 
rise of temperature of the same. 

If, however, time readings be taken from the finish of the test 
until the maximum temperatures are recorded, and then for an 
equal length of time further (during which the motors are cooling), 
a correction for the cooling-off during the first interval can readily 
be arrived at. 

If the motora have to be opened up before the thermometers can 
be applied to the surfaces it will be found that usually 15 minutes 
elapse, and often a considerably longer period, before the final 
temperatures are recorded, during which time the motors will have 
cooled to a considerable extent. 

In making tbis test care should be taken that there is no excessive 
pressure between brushes and commutator, also that there is no 
sparking which can be avoided—that is, which is not inherent in 
the motor, e.g., such as due to unfair vibration of the frame; for an 
abnormal commutator temperature will naturally heat the air inside 
the motor case to a greater extent, and cauae both armature and 
tield coils to show a higher final temperature than otherwise.* 

By making a series of such tests at different current inputs, in 
each case allowing the test to continue till 75? C. rise is reached 
at some part of the motor, the thermal characteristic can be 
obtained. It often happens that at the upper part of the curve 
the temperature is governed by the armature, and at the lower 
part by the field coil. As an example, fig. 9 shows the thermal 
characteristic for the well-known, though somewhat old-fashioned, 
G.E. 58 motor. 

Before removing the motors from the testing frame, it will be 
found a good plan to try them for flashing by connecting them up 
to a rheostatic brake controller, running them at a high speed, 
and then applying the brake (i. e., short-circuiting the motors after 
reversing the field connections, under which circumstances they 
act as generators, generating current in the closed circuit.) A 
comparison of different motors from this point of view is of great 
importance. 


* The following figures are interesting as bearing on the subject. 
The same motor was tested twice at exactly the same load. In the 
first case the brushes were sparking badly and the friction was 
excessive. The increased rise of temperature at all parts could 
therefore only have been due to the great temperature rise of the 
comnuutator. 

Тювт I. One hour's тип: — 

Final temperature of armature С8° С. Rise 49° C. 
field coils 70˙ C. „ 51°С. 
commutator lil?^C. „ 92°C. 
atmosphere 19°C. 


97 97 
99 » 
» 3) 
TzsT II. Same motor, same load, one hour's run 
Final temperature of armature 68" C. Rise 48° C. 
s 5 field coils 675° C. „ 475°C. 


” » commutator 63° C. » 43° C. 
atmosphere 20°С. 
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In carrying out this test an interesting phenomenon will be 
noticed, viz., that if the brake be suddenly applied to the motors, 
while running at a high speed, they will quickly stop, and then run 
round in the reverse direction for a few revolutions. The reason 
of this, most probably, is that, owing to the large self-induction. 
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222 
E 
BES 


А) 
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and small resistance of the short-circuited motors, the current 
generated has not died away by the time the motors have been 
brought to a standstill. This current still circulates, then, round 
the circuit as if supplied from an outside source, and the field 
magnets being reversed, the direction of rotation is reversed. 
There is, however, no further tendency to reversal of rotation, for 
the motors running in the reversed direction will not at any speed 
whatever generate current as generators unless their fields be 
again reversed. 

Before leaving the subject of rheostatic braking the following 
considerations will be found of interest and importance :— 

The E M.F. generated in the armature of the motor working as a 
generator wil be proportional to the speed » multiplied by some 
function of the current representing magnetic flux. We have in 
fact :— 


n C 

у = CR = nf (c) or R „%% = e(c). 
Now, from the volt-ampere characteristic, which is easily con- 
structed forany given speed from the figures tabulated, it is a simple 


matter to obtain the value of E corresponding to any current 


strength. 
Fig. 10 shows the volt-ampere characteristic for motor P, and the 


n А 2 
ampere — 1 curve for two motors connected in parallel as in 


fig. 11. (See note 2 at end.) 
It is to be noted that when the motors ale being supplied with 
power from an external source the tractive effort at the tread of 
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the wheel represents a amaller turning moment than that exercised 
on the armature (by the mutual action of field and armature current) 
multiplied by the gear ratio, by an amount depending on the iron 
and gear losses. When, however, the motors are short-circuited 
and acting as brakes the torque exerted by the rail on the car wheel 
must be greater than the retarding torque on the armature multi- 
plied by the gear ratio, by approximately the same amount. 

This meats that a larger current can be put through the motora 
when supplying them with power, without skidding the wheels, 


than can circulate when the motors are themselves generating 
current to brake the car. 


Fia. 11. 


We may look at this matter in the following light :— - 
Referring to figs. 11 and 12, we have » + 7 + m = 1; 
also vo = input into motor | 
Hence voni = output 
уст» = gear, friction, and iron loss 
VC7, = OR (R being resistance of motor). 
If n — actual speed 
v = the theoretical speed, i.c., if R were zero 
T = actual torque at tread of wheel, motor being gupplied with 
a current c 
т = theoretical torque, i. e., if gear, iron, &c , loss were zero. 


Then the “ speed efficiency " or T = 1 — ns, 


and lost speed or (v — n) = 


А т 71 
also the "torque efficiency " — — — 
E nep окт mtm 


and lost torque or 7 — T = *. 7. 


71 
Непсе 


Retarding force at tread when 
à generating current c m + 27g. 


Qurrur % oF 
LN PUT. 


Fic. 12. 


Taking this into consideration, the retarding force at the tread of 
the wheel has been shown also in fig. 10 as a function of I. Now, 


we may take the adhesive force of a tramcar under different condi- 
tions as follows :— 


Greaey rail ... .. 8—10 per cent. of dead weight. 
15 


Wet rail T TM »" » 
Dry and clean - 20 T " 
Gritty ves cee 25 n n 
Sanded a A 30 


» 7) 
We will further take the resistance of each motor at ‘96 ohm, and 
the externa] resistance on the different notches of the controller at 
98, 7, 371, 171 and 0 ohms, respectively, i.e., 


Notch ee in circuit = 9°73 ohms. 


” Т T " = 748 „ 
„ 3. " n ” = 358 „ 
» 4 T » T — 158 ” 
„ 5. n n ” = 48 , 


| Referring to fig. 10, we see that with a 12-ton four-wheel car, pro- 
vided with one motor on each axle, travelling 19:5 miles per hour, 
with the controller on the first notch the retarding effort per pair 
of wheels will be 2,000 1bs.,—:.«, the wheels will be on the point 
of slipping on a wet rail. Now let the retarding effort fall to 1,040 


7* 
Ibs, then 1. 143—46., n = 14 miles per hour. Suppose the 
controller is then moved on to the second notch, retarding foros = 
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1,800 Iba. The speed falls to, вау, 8'5 miles per hour bef 
ceeding to the third notch, and во on, thus :— p ер 


Retarding force 
falls from Speed from 
Notch 1 tes 2,002 to 1,040 19:5 to14°0 
Pra 8 + 1,800 „ 650 140 , 85 
n 3 LED eee 2,760 [T] 500 8:5 ў 3°75 
» 4 dus .. 2,800, 800 3°75 „ 29 
Hand brake applied. 


On a good gritty rail there would probably be no slipping of the 
wheels, but on a wet rail there would probably be slipping fora 
55 first coming on to the third and fourth notches. 
(Note 3. * a 

It will be at once recognised that the curves shown in fig. 10 are 


most useful in helping us to estimate the heating effect on the motors 


and resistance, due to coasting down long grades with the rheostatic 
brake on, and are further applicable in all cases where this type of 
brake is employed, such as for cranes, lifts, hoists, mining machinery, 


&c., &c. 
( To be continued. ) 


METROPOLITAN ELECTRIC SUPPLY CO.8 


ARBITRATION. 


(Continued from page 763.) 


Mr. Edward Manville, M.I.E.E., of the firm of Messrs. Kincaid, 
Waller, Manville & Dawson, said he had acted as consulting engi- 
neer for a large number of local authorities and companies. He 
was the adviser at Southampton, Shrewsbury and Dover, where the 
local authorities purchased the electric undertakings. He had 
been through the description of the plant set out in Table I. He 
thought the units generally were much too smal! for the size of the 
undertaking, besides being inefficient, and, of course, half of that, 
the electrical end, had had to be, or was to be, scrapped almost at 
once and replaced with good machines for generating continuous 
current. He thought it would be much more advisable to have 
scrapped the whole of the machines. It would have been a more 
eficient plan. A modern plant of about twice the fize of these 
units would have an efficiency of about 26 lbs. of steam per kilowatt- 
hour—that was to say, very nearly half, and that was without con- 
densing. The boilers were not bad. They had been bard worked, 
but were of a fairly efficient type. The feed pumps were of a 
wasteful character, and the general arrangements in connec- 
fion with them, such as the steam pipes leading to them being 
unlagged, and so on, led undoubtedly to a large proportional 
consumption of steam in that department. Part of the 
switchboard, at all events in Marylebone, would, of course, be of 
no use when District C was changed over, and would have to be 
discarded. It was an old type of switchboard—a plug board. 

In the result you think it is an extravagant and rather expensive 
method of producing electricity ?— Yes; it is shown by comparison 
with other metropolitan stations, sucb, for instance, as the West- 
minster Company, whose cost per unit is 1 59d., and the St. James's 
and Pall Mall Company, whose cost per unit is 1:37d., while the 
Manchester Square station costs, according to the paper prepared 
by the accountant, 2:17d. 

The Umpire: These are generating costs simply and not working 
expenses ?— Yes. 

Continuing, witness said the station at Rathbone Place was of an 
old type. It was still less efficient than the Mancbester Square 
station. The units there were smaller than would be put in an 
exceedingly small provincial station erected to-day. The motor- 
generators in the Rathbone Place Station were in a most awkward 
and inconvenient position, snd it seemed to him extraordinary that 
new plant such as that should have been installed under such very 
bed conditions. It could not fail to lead to less efficient working. 

The Umpire: As regards your criticiam of the plant, surely the 
whole practical question is whether the company in estimating the 
profits they would make have estimated on the footing of 
having such a plant_or on the footing of having a more effective 
Plant. If they have estimated only on the footing of having this 
plant, we do not get any help at arriving at the value of the under- 
taking to them by these criticisms on the plant itself. 

Mr. Balfour Browne: He is only pointing out how we might have 
made our profits greater. We have calculated it on the defects. 

Witness said tbe profit calculated for the future, which was the 
main item, was only for a very small part, as he understood, namely, 
that which could be earned at the two stations as they existed at 
present. The main portion of the profit would be that earned from 
the Willesden station. 

The Umpire: Is not the point witness ought to take the estimated 
profit—not the valuation of the plant ? 

Witness, continuing, said he could not agree with the evidence 
put forward that the rubber-covered mains were in a condition 
i EM as good as new, because of a certain test made with them. 
da opinion, that test constituted no indication whatever of the 

ndition of india-rubber-covered mains which had been in the 
еа for some time, and there was a great deal of general experi- 
His showing that ‘Yubber-covered mains deteriorated very rapidly 
ыен more rapidly than the more modern systems. Не һай 
Heth Table 3, which showed the past progress of the company. 
tions ipe и progress ш the past had been stimulated by reduc- 

‚ ав one would expect, and if equivalent progress was 
to bs maintained in the future, it must be by future reductions of 


the same sort, and he also thought that the increase in the units 
sold in 1898 pointed to the fact that the demands of big potential 
consumers, such as workshops and consumers of that sort, had pre- 
viously reached their maximum, thus leaving only the actual in- 
creas» which could be obtained from fresh consumers, who would be 
chiefly private consumers. He also thought it pointed to the fact 
that the company had reached a point when the least profitable 
section of consumers would form the majority of those conneoted 
In the future. | 

Asked his opinion as to the estimated figure of 24,850,000 given 
for lighting in 1931, witness said he had never heard а more opti- 
mistic estimate. He was used to making optimistic estimates 
himself, but that surpassed anything he had ever dreamed of. It 
represented 187 Board of Trade units per head of the population at 
present in Marylebone. A 

Mr. Balfour Browne: But this is in 1931. 

Lord Robert Cecil: Then it is likely to be smaller. It is de- 
creasing in Marylebone. 

Witness said he felt distinctly that assuming there was no com- 
petition in Marylebone, if the company were allowed to go on by 
itself the maximum for lighting purposes by 1931 would be 124 
millions. That was a very liberal estimate, but if there was a 
second company in Marylebone also endeavouring to get business, 
then the natural commercial stimulation which would be exercised 
by one or the other might increase the field a little bit beyond tnat. 
That was to say, it might possibly reach 15,000,000, only in that case 
it would be divided between two companies. It seemed to him that 
Marylebone was one of the districts of London which had the least 
possible prospects of a substantial power supply. 


At the sitting of the Arbitration on Wednesday, October 22nd, 
Mr. Arthur Wright continued his evidence, and was examined by 
Mr. A. B. Cane with regard to the estimates of the company with 
respect to provision for further plant. Witness expressed the 
opinion that if the company were right about their field, they had 
not made sufficient provision for further plant, and therefore their 
further capital expenditure would be greater than it had been 
admitted. In the table in 1903, the increase for lighting was put 
down as £673,000, and in 1904 it was £700,00), and no increase 
was made in those years to the kilowatts with which they started 
in 1902. 

Mr. Cane pointed out that 500 kw. was added ia each year, and 
that there was an increasing rate of increase, and no increase of 
capital. If they looked at the power columns, they would find 
that 100,000 units were added for 1903. 

Witness said the figures were 21,000 in 1902, 100,000 in 1903, and 
100,000 in 1904. 

Mr. Cane: Taking the load factor for power at 20 per cent., what 
amount of capital would have been required to deal with that ?— 
At £69 per 1,000 unite, £6,000 in 1903, and £6,000 for power in 
1901. 

Witness was then examined with respect to the eeverance tables, 
and said that he understood that the item '' severing mid-London 
portion of Rathbone Place " was due to the practice of the company 
supplying a good deal of mid-London from Rathbone Place. It 
Rathbone Place had been primarily devoted to Marylebone, the 
whole of the supply of Rathbone Place would have been required in 
Marylebone, and there would not have been any surplus supply 
capable of being taken by those mains to mid-London. 

Atter considerable discussion between counsel, it was agreed that 
this question of severance might be left over for corsideration with 
а view to some arrangement beiag come to. 

Mr. Cane proceeded to examine the witness on the question of 
the items in the claim of the company in reapect of trunk mains. 
Witness said he understood that one item was a claim for the lors 
of tbe trunk main between Amberley Road and mid-London, 
enabling mid-London—a little district in the east—to be supplied 
by alternating current. At the present moment he believed that 
Manchester Square station produced alternating current and helped 
Sardinia Street through its trunk main. The Sardinia Street dis- 
trict was chiefly continuous, excepting the small eastern portion 
which was still alternating. To tbat extent current could be sent 
along the main from Manchester Square to this district in the East, 
and he believed a capacity of 250 kw. was required for that. Не 
believed that Manchester Square was not going to be an alternating 
station, and therefore it would cease to be of use for the supply of 
that district. When it became continuous, the trunk main could not 
be used for conveying continuous current from Manchester Square 
to Sardinia Street, because it was too small a section. If they 
changed the current, Manches'er Square could be used for the little 
place is the East by a motor-generator taking continuous current, as 
they could do in Sardinia Street. But that was uneconomical, and 
it was difficult to imagine it would be necessary, becaure they had 
the alternating current from Willesden in Tower Street, which could 
supply all the requirements of this district by alternating current. 
With regard to the question of the 1,000-volt tronk mains in the 
Marylebone Road, witness said he aseumed the company still had 
the right t» lay trunk mains in the Marylebone Road to connect 
their outside station, and if that was so their claim disappeared. 

Mr. Moon asked if counsel suggested that the company should 
lay fresh mains, or on a certain construction that they were entitled 
to the mains they already had. 

Mr. Fletcher Moulton : You are entitled to continue them. 

Mr. Moon said there was a distinction. What Mr. Cane was 
putting to the witness was a suggestion that the company had the 
right to lay joint mains. If Mr. Cane meant lay new trunk iri 
the company would require to be paid for the new trank = they 
were required to lay. If, on the other hand, Mr. Cane sini con- 
tinuing the mains they had at present, that was another matter. 


— 
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Mr. Fletcher Moulton: That is all we mean. This claim is based 
on the idea that some of your oxisting mains will no longer be 
allowed to be used. 


Mr. Moon: Will vest in you; that is the question, whether they 
do or whe*her they do not. 

The Umpire said the matter had been stated before tbat if the 
existing connection could be maintained, then obviously the claim 
for the loss could not be made. What Mr. Moon called attention 
to was this, that it was one questiun to say whether the existing 
connection сап be made, or whether the result of the Act of Parlia- 
ment would not be to vest in you that existing connection. It is 
quite another matter to say that notwithstanding the transfer of 
the Marylebone area, you would'be entitled, if you wished to do во, 
to lay trank mains through Marylebone. 

Mr. Fletcher Moulton said tliat was во. 

The Umpire said the thing had not been argued, and he did not 
express any Opinion. The difficulty arose from the language of that 
part of the Act of Parliament which dealt with what vested in 
the local authority, which only excludes the extra high tension 
mains. 

Mr. Moon: Exactly. If we can retain these mains we do not 
want to claim compeasation for their being taken away. 

The Umpire: An earlier section speaks of having the right to 
maintain maine, if I remember rightly. 

Mr. Moon: If my learned friend will consent to this, that they 
will re-convey to us the trunk mains which connect those stations, 
then it is not necessary for us to make any claim in respect to this 
particular item. 

Mr. Fletcher Moulton said he must admit that Mr. Moon had put 
the matter very fairly, and he would undertake to consider it. 

In reply to further questions, witness said he considered that, 
within two years of the startiug of the Borough Council's own 
system, the company could be relieved from the obligation of 
supplying Marylebone from Willesden. Criticising the company's 
system generally, he thought it waa somewhat a miscellaneous 
system, and that a great mistake had been made in not having one 
system for the whole of Marylebone. Had that been done, it 
would bave reduced superintending costs aud gcneral capital costs. 

Mr. Cane: And in considcring that this business is to be worked 
on that system, do you consider that it can be described as a modern 
and efficient system ?—No ; even the most modern districts, instead 
of being supplied by the higher voltage that most companies use, 
are now supplied by a very uneconomical supply pressure of 100-volt 
lamps, or 200 volts on the three-wire system, instead of 480 volta that 
other people use on continuous current. That means having 24 times 
as much capital to carry on the same business as you would have if 
you used modern pressure. Adjourned. 


At the sitting on October 24th, Mr. Edward Manville was 
recalled, and his examination was continued by Lord Robt. Cecil, 
K.C. Witness said he had got out the figures for Sboreditch 
as regarded units sold both for light and power, and he found that 
n the fifth. year of their working— March of this year—the power 
units were 795,856, and the units sold for lighting 1,761,144. 
Tbat was sold at an average price of 1:97d. 

The Umpire: Apparently, then, these figures would show that 
the circumstances of Shoreditch are very different from what we 
should have expected from those of Marylebone ?— Yes, they point 
to the fact that it is an industrial district. 

Lord Robt. Cecil: And for the purpose of power you had to go 
as low as something under 2d. per unit before you could sell any 
considerable quantity ?— Yes, 2d. and 13d. 

Continuing, Witness said he was of opinion that the demand for 
power in Shoreditch was much greater than it was everlikely to be 
in Marylebone, and as far as lighting was concerned, he should say 
that 12,500,000 units was the limit of the field for the company. 
That was takingthe most optimistic view, based on the figures given 
as to the population and houses in Marylebone. He should say 
that the capital cost per 1,000 units sold for extensions would be 
not less that £100, and tbat being so, he thought that 14 per cent. 
was the lowest figure that should be allowed for depreciation. He 
did not see how the company were going to produce current for 
power purposes low enough to attract custom even if there was 
any demand for power in Marylebone. In conjunction with Mr. 
Parshall, he had prepared a valuation of the existiug machinery, 
plant and mains of the company, and he arrived at a figure of 
£169,198 as compared with £180,000 arrived at by Mr. Wright. 
The losses the company would experience in working Willesden 
after they had lost the Marylebone load, would consist of loss of 
interest on capital invested, which would not be utilised when the 
maxjmum load was lower than it was at the present time owing to 
the taking away of the Marylebone area It was almost as cheap 
to run one engine at half load as at full load, and it was purely 
imaginative when the company added that element of loss. 

Cross-examined by Mr. Balfour Browne: I understand your 
criticism to be that the running of an engine at half load does not 
make much difference us compared with the running of the full 
load ?— Yes. 

Will you say that a station that is capable of producing you 
9,000 xw., and is only worked to produce 750 xw., is not a wasteful 
station ?—It would be a wasteful station if you ran it asa 9,000-к у. 
station. 

Is it uot a wasteful station if its machinery is capable of producing 
9,000 Kw., and you only work it to give 750 kw.?—Not if the 
major portion is shut down so as to leave 750 in use. 

Surely from a capital point of view ?—Yes, I admit that. 
Continuing, witness said that with reference to the Shoreditch 
output for power, he never suggested tbat the Council there were 
supplying it a$ a profit; it required the reduction of the prices 


they made to get buch an output as they had got. He had given 
evidenceon several of the Parliamentary Committees considering the 
power Bills, including the Committee which considered the Cale- 
donian Power Bill. The need of getting the load factor was that it 
so much improved the work that they could produce at the low rate, 
and with ‘a 25 per cent. load factor in the Clyde Valley Electric 
Works they calculated to produce at ‘664d. That, however, was 
not with the London coal prices or the inconveniences and in- 
efficiences of the Metropolitan system. He would certainly recom- 
mend that the turbo-alternators in the Métropolitan Оо.’ system 
should be scrapped, if the company wished to economise. He was 
afraid they could not use condensers, but they might have used 
larger units. * ЕС 

Questioned as to the price at which the company could sell their 
units, Witness said that every decrease in price tended to increase 
the consumption. | 

In re-examination by Mr. Fletcher Moulton, Witnoss said it was 
not safe to make calculations for distant years based on the initial 
years of & company. 

Мг. H. F. Parshall, examiaed by Mr. Fletcher Moulton, K. C., 
said he had valued the plant of the company at great length, and 
had arrived at the figure of £169,000. He had seen the field of the 
company as estimated by the Borough Council at 12,500,000 unite in 
1931. In his opinion that was a very full estimate. Не was accus- 
tomed to estimate what would be the probable demand for various 
commodities of this character. They could not, in the case of 
Marylebone, take it per capita, because the best part of 
Marylebone, or a considerable part of it, was in a shopping 
district where that would not be entirely reliable, but they could 
work it out from the number of tenements and deduct the Class of 
people that they knew could not possibly come on the circuite—he 
meant the lower class of tenements, where several people lived in 
one room—and, calculating the field in that way, they would not 
get above 12 millions. The tables put in by the company showed 
that the old customer was constantly increasing and getting to bea 
larger and larger customer, whereas the consumption per consumer 
was not increasing, showing that the remaining class of customer 
they were taking on was not such a good customer as those they had 
been taking on. That experience invariably occurred in connection 
with electric lighting or power. He agreed with the evidence that 
had been given as to the extremely limited use of electricity either 
for heating or cooking, or, in that district, for industrial purposes. 
No matter what the price was in Marylebone, he did not think 
there would ever be any considerable field for power there. There 
were no industries to support any large consumption of power. 
Lifts were the worst class of customers they could put on their 
circuits, He had examined into the efficiency shown by the 
statistics put in by the company, and, according to the agreed 
tables and the figures put in, Willesden had brought down the 
efficiency of the system as a whole. 

Just give me the figures ?—1898, according to the agreed tables, 
10,809,000 units were geaerated, 6,845,000 sold. That gave an 
efficiency of 63 per cent. In 1901 there were generated 19,000,000, 
and 11,122,000 sold. Of those, 5,000,000 were generated in the 
town stations, presumably at 63 per cent. Six millions of the sold 
units were generated at Willesden; 10,934,000 being generated, it 
brings the efficiency of the system from 63 per cent., as it was in 
1398, to 586 in 1901. That low efficiency was due to the loss of 
transmission and motor-generators. Lower efficiency meant a 
larger capital outlay per 1,000 units sold, and if they had to have 
extra plant, which was the cause of the low efficiency, that must be 
added to the capital. He did not think there was any justification 
for the calculation of future profits on the assumption that the coat 
would be 40 percent., or any fixed percentage, of the revenue. 
There was absolutely no relation between the cost of generation 
and the selling cost. Sometimes it was against them by coal strikes 


and various things, and it was not a correct way of examining busi - 


nees. They used to do it years ago, but they found that it got them 
into trouble. 

Cross-examined by Mr. Balfour Browne, the witness said he did 
not think that the economical system was to have an outside station 
such as Willesden. 

Mr. Frank Stokes, senior partner with Messrs. Richmond, Pinder 
and Stokes, carrying on husiness at 49, Upper Baker Street, and 
secretary uf the Marylebone Association for Improving Dwellings, 
examined by Lord Robert Cecil, gave evidence as to the compara- 
tively limited future field which existed in Marylebone for the 
supply of electricity either for power or lighting purposes. 

Similar evidence was given by Mr. A. R. Rowden, of the firm of 
May & Rowden, estate agents and surveyors, who said that his 
experience was that the best premises were already to a very great 
extent supplied with electric light; by Mr. T. J. Bacon, electrical 


inspector for the Borough of Marylebone, and Mr. W. Marshall, 
surveyor. Adjourned. 


* 


A further sitting took place at the Westminster Palace Hotel 
on Saturday, November 1st, when Mr. Wm. Marshall gave further 
evidence regarding the value of the company's sitee, &c. He 
valued the Manchester Square site at #2,552, and gave the capital 
value of the buildings on the site at £12,574. Questioned with 
regard to his opinion as to the future field for electric lighting 
in the borough, he put in figures showing the result of investiga- 
tions he had made as to the houses. Takiog the strects where 


there were the facilities in the way of mains for the company 


to supply, he arrived at the figure of 6,217 houses either already 
supplied or open to be supplied with current, and that left 7,317 
houses in the borough of such a character, that, in his opinion, 
they were never likely to be supplied with electric current. 

Mr. Balfour Browne taid the figures were not accurate. The 
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summary he had was—houses supplied with current, 2,913; houses 
not supplied but open to be supplied, 3,306. 

By the Umpire: Tbe figures came from the streets where the com- 
pany was already supplying. 

Witness, continuing, said he formed his opinion as to the houses 
likely to be supplied by inspection. He thought he could tell 
pretty well whetber a house would be supplied with electricity 
eventually. If he saw a house he could form an opinion as to 
whether they were likely to take current or not. He took it gene- 
rally that a house under £60 а year rental was not likely to take 
electric current. He assumed that all the customers the company 
were likely to get in the borough, they would get within the next 
seven years, and he gave the following estimate of increases in 
units supplied : In 1904, 500,000 units; in 1905, 420,000, units; in 
1906, 301,000 unite; in 1907, 260,000 unite, and in 1908, 180,000 
units, making a total in the seven years of 2,940,000 units. He 
thought the iastallations would be about completed then, except, of 
course, in tbe case of new buildings built to take the place of old 
ones, and flats. He did not think they would build maay more 
flats in the future, because they were rather a drug in the market 
now. Still he thought that 100,000 units per annum would suffice 
for future increase. 

Taking the increase at that rate, your estimate for the total sales 
in 1931 is what ?—9,7*8,457 units. 

Mr. Arthur Ashbridge, Fellow Royal Institute of British Archi- 
tects, the deputy surveyor of Marylebone, expressed the opinion that 
the people who were requiring electric light in the southern half of 
the district had already got it toa very great extent. He did not 
think it would be adopted in medium-sized houses much, and not 
at all in dwellings for the working classes. He defined a medium- 
sized house as one of about £60 a year. His impression was that 
they had sufficient flats in Marylebone, and the difficulty of letting 
them scemed to prove it. He did not think it at all likely that 
there would be more rebuilding in the borough than they had been 
having. He knew that Messrs. Waring were erecting premises 
which would occupy the site of 36 houses, and he had reason to 
believe that they would have their own installation. Many of the 
large business places in Marylebone had their own installations. 
There bad been a great increase of buildiogs for the working 
classes erected, but electric light would not be required for them. 
He believed that in the Lisson Grove district many houses for the 
working classes could be built. 

In cross-examination, Witness said he believed that one firm 
with its own installation took part of ite electricity from the com- 
pany. He had not heard that another had asked the compauy to 
put up their electricity as a stand-by and had been refused. He 
did not know that the Army and Navy Stores had a piant but were 
not using it, but were taking electricity from the St. James's Co. 

Mr. Alfred Gordon Salamon, analytical and consulting chemist; 
vice-President of the Institute of Chemistry ; and past-President of 
the Society of Chemical Industry, stated that he had given a great 
deal of attention to the manufacture of gas, In Marylebone for the 
year 1889 the consumption of gas for street lamps was 61,000,000, 
and for private consumers 1,141,000,000, a total of 1,202,000,000 
cub. ft. The use of the incandescent mantle for the enrichment of 
the illuminating power of gas had completely revolutionised gas as 
an illuminating agent. The introduction of that invention was 
dated about 1883, and the result of this and other inventions 
and improvements was that gas could be obtaived very much 
more cheaply than was once the case. Examined on the compara- 
tive cost of electricity and gas, Witness said :—“ Taking gas at 
14 candles at 5 cub. ft. per hour—that is standard gas at 14 candles— 
that gives me 2,800 candle-hours per 1,000 cub. ft. of gas, and on the 
assumption that that is 2s. 6d. per 1,000, that is the number of 
candle-hours that I get for 2s. 6d. Now reckoning the mantle to 
give six times the efficiency, which it is proved to do, that 1,000 ft. 


of gas would give me 16,800 candle-hours for 28. 6d. Now, 
I take one unit of electricity as equal to 250 candle- 
hours—I think that is admitted—therefore 16,800 candle- 


hours are equal to 67 units. I think you will find that is 
what it works out at, and if I take that at 5d. per unit, that coste 
268. 3d. as against 2s. 6d.” Continuing, Witness said he had had a 
great deal of experience on the Continent, and believed that the 
incandescent gas is the preferred light. He thought the invention 
us mantle had stemmed the tide of competition of the electric 
1006, 

Witness was asked by Мг, Sarjent how he accounted for the fact 
that there was an increase in the company's business of 800,000 
units to 4,617,000 units in 1901, and in reply said he did not know 
how to account for it. He did not know whether the incandescent 
mantle was in full competition during the period, but unquestion- 
ably it was to-day.— Adjourned. | 


NEW PATENTS, 1902. 


Compiled expressly for this journal by W. P. THOMPSON & Co., Electrical Patent 
Agents, 822, High Holborn, London, W.C., and at Liverpool, to wbom all 
inquiries should be addressed. 


i 72/00. “Improvements in tramway and railway rails, and in means of 
"ding such rails for the purpose of electrical connection." H. M. Biawoov 
and H. M. Bid woop, October 20th. | 
8 2.774. Improvement in apparatus for controlling the supply of electricity 
У à combined lock switch aud plug applicabie as a lock switch." E. Lippe 
aad Н. С. Watson. October 20th. 
22,817. “ Improvements in trolley heads for electric railways and tramways 
0n the overhead system," C. S. ScuvLTz. October 20th. | 


22 825. “Improvements in auotmatic switches for single-phase and poly- 
phase transformers.” A. SCHLATTER., October 20th. (Complete.) 

22,827. ‘Improvements relating to incandescent electric lamps." La 
SOCIETE ANONYME LA Lamer ‘* Ногіов." (Date applied for under Patents 
Act, 1901, November 30th, 1901, being date of application in France.) October 
20th. (Complete.) 

22,829. “Improvements in electro-pneumatic controlling systems for railway 
vehicles.” F. W. Lx TALL. (G. Westinghouse.) October 29th. 

22,841. "Improvements in or relating to speed-indicators, applicable to 
electric tramcars and other vehicles, and to shafts and other rotating bodies. 
А.Н. WaLToN. October 20th. . 

22,853. ‘‘ Improvementsin the manufacture or production of stop-butt hinges 
for silver and electro-pla'e ware and for other purposes." H. W. TAYLOR. 
October 21st. ` 

22,854. "Improvements in eleotric fases.” W. B. Darr. October 3lst. 
(Complete.) 

22.956. Improved construction of incandescent electric lampholders. 
E. ScHvLz. October 21st. 

22,957. “Improved construction of electric switch." E. Schulz. Octobe 


22904. “Improvements in switches for tramways.” Н. Manne and F. W. 
ENGELS. October 21st. 

23,011. “Improvements in and relating to telephone receivers.“ A. Mann. 
October 22nd. 

23,021. ‘Improvements in or connected with apparatus for electrically ignit- 
ing 1 safety lamps.“ R. O. Best and Ackroyp & Brest, LTD. October- 
22nd. 


23.022. '' Improvements in or connected with apparatus for electrically ignit- 
ing miners’ safety lamps." R. O. Best and Acknovp & Best, LTD. October 
22nd. ! 

23,045. “Improvements in electrical arc light." F. J. GERARD. October 22nd. 

23,047. ‘Improvements in the manufacture of tubular metallic telegraph 
and like poles and in machinery to be used in the said manufacture." F. C. 
Gry. October 22nd. 

23,048. “А winding device for cables to which movable electric apparatus is 
attached." G. AckERMANN and G. BNoiscH. October 22nd. (Complete ) 

23,008. “Improvements in systems of electric lighting." H. LEITNER and 
R. N. Lucas. October 28rd. 

23,114. “Improvements in and relating to storage and other batteries." J. T. 
NIBLETT. October 28rd. 

23,115. ‘‘Improvementsiin or relating to current or charge meters or 
indicators for use chiefly in connection with storage batteries." J. T. NIBLETT. 
October 23rd. 

23, 116. Improvements in or relating to current regulators for use in connec- 
tion with the charging of storage batteries and for other purposes." J. T. 
NIBLRTT. October 23rd. 

23,184. ‘Improvements in and relating to the taking of the readings of gas 
and electricity meters and to similar purposes.” G. G. BELL. October 28rd. 

23,151. Battery installation for submarine boats." 5. LAK H. Ootober Bed. 

23,191. “Improvements in and connected with clips for electrical fases.” 
A. HANDLEY, D. SHANKS and J. E. Hayes. October 24th. 

23,280. “Improvements relating to electrical connections or couplings.” 
F. Krukt. October 24th. 

23,231. ‘Improvements in signal devices for telephone systems.” E. P. 
Baiko. October Hth. і 

23,243. Improved insulating material for electeioal purposes and processes 
for manufacturing the same." Н. BEFTON-JONrs, of the firm of W. P. Thomp- 
воп & Co. (Isola Werke Actien Gesellschaft, Switzerland.) October 24th. 

23,255. “Improvements in apparatus for use in electric telegraphy or. che 
like.“ C. M. Jacobs and А. H. NicholsoN. October Ath. 

23,257. An improvement in flexible metallic tubing for armouring insulated 
electrical conductors.” W. Н. K. BowLEY. October 24th. 

28,262. ‘Improvements in or relating to the manufacture of carbons for arc 
lamps and the like." A. BLONDEL. October 24th. 

23,278. “Improvements in electric conduits or insulators.” R. ILLEMANN. 
October Mth. 

28,279. “Improvements in and relating to the prevention of sparking on the 
interruption or variation of powerful electric currents.” K. BIRKLAN D. (Date 
applied for under Patents Act, 1901, October 24th, 1901, being date of application 
in Norway.) October 24th. (Complete.) 

29,288. “Improvements in and relating to alternating current dynamo- 
electric apparatus." G. WINTER and F, EicHBERG, October 24th. 


PUBLISHED SPECIFICATIONS, 1900. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 322, High Holborn, W.C., and at Liverpool, price, post free, 9d. 
(in stamps). | 
16,293. Improvements in electric furnaces.” J. Imray. (Communicated.) 
Dated September 18th, 1900. 2 claims. 
16,299. Improved construction of electric switch." E. Schulz. Dated 
September 18th, 1 2 claims. 
16.308. Improvements in switchboards applicable for electric call 
apparatus.” C. Shore and C. Heap. Dated September 13th, 1900. 2 claims. 
16,829. ‘‘Improvements in or connected with electrical switches.” S. 8. 


Berry. Dated September 14th, 1900. 3 claims. 


16,389. “Improved spparatus for trimming commutators.” J. Phillips. 
Dated September 14th, 1500. 2 claims. 

16,108. '' Improvements in the electrodes of electro-chemical accumulators.” 
J. Von der Poppenburg. Dated September 14th, 1900. 

16.415. Improved means for supporting electric lamps." W.G. Inglefield. 
Dated September 15th, 1100. 2claims. ; 

16,183. ‘‘ Improvements in portable electric batteries." М. E. Fuld. Dated 
September 15th, 1900, 4 claims. 

16,500. “An improved high voltage electric cut-out.” 
A. J. D. Krause. Dated September 17th, 1900. 2 claims, 

16.501. “Improvements in arc lamp suspension apparatus, applicable also to 
ое. purposes.” A. Eckstein and A. E. Angold. Dated Feptember 17th, 1900. 
2 claims. 

16,541. “Improvements in electrio switching and metering apparatus." 
J. G. Lorrain. Dated September 17th, 1900. 11 claims. 

16.614. Improvements in electricity meters.“ S. Z. de Ferranti. Dated 
September 18th, 1900. 8 claims. 

16,697. “Improvements in systems of electrical distribution." British 
Thomson-Houston Co. Dated September 19th, 1900. 6 claims. 

16,698. ‘‘ Improvements in conduit ploughs for electric railways. British 
Thomson-Houston Co. Dated September 19th, 1900. 4 claims. | 
16,700. *'Improvements in systems of electrical distribution." 

Thomson-Houston Co. Dated September 19th, 1900. 5 claims. 
16,701. *' Improvements relating to electrically-operated pumps." 
Thomson-Houston Co. Dated September 19th, 1900. 8 claims. | 
16,702. Improvements in dynamo-electric machines." British Thomson- 
Houston Co. Dated September 19th, 1900. 8 claims. de 
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16,708. "Improvements in controlling electric motors.” British Thomson- 
Houston Co. Dated September 19th, 1900. 8 claims. 

16,704. "Improvements for adjusting brush-holders for electric machines.“ 
British Thomson-Houston Co. Dated September 19th, 1900. 10 claims. 

16,705. ‘‘Improvements relating to electro-magnetic switches used for elec- 


tric train control" British Thomsou-Houston Co. Dated September 19th, 
1900. 8 claims. 


16,706. ‘Improvements in means for preventing hunting of dynamo-electric 
крш British Thomson-Houston Co. Dated Saptember 19th, 1900. 6 
claims. 


16,798. ''Improvements in underzround conductors for electric conductors." 
J. Zappe. Dated September 20th, 1900. 4 claims. 

16,801. Process and apparatus for the electrolytic decomposition of alka- 
line salt solutions." A.J.de Cunha. Dated Scptember 20th, 1900. 7 claims. 

16,865. Improvements in and relating to devices for carrying electric 


im wires, ard the like." D. P. Regan. Dated S-ptember 22nd, 1900. 
claim. 


16,916. “Improvements in or connected with electro-magncts." J. Wetter. 
Dated September 22nd, 1900. 2 claims. 

16,966. “ Improved electro-motor." A. E. Eater. Dated September Mth, 
1900. 8 claims. 

17,027. Improvements in method of, and apparatus for, treating ores." 
G. M. Westman. Dated September 25th, 1100. 13 claims. 

17.069. Improvements in coin-operated electric meters.“ F. Kraemer and 
E. Weber. Dated September 25th, 1900. 18 clai me. > 

17,110. “ Ап arrangement of connections for rets of electric glow lamps in 
series so as to maintain the circuit in case of the extinction of one or more of 
the lamps.” Siemens Bros. & Co. Dated September 26th, 1900. 

17,181. Improvements in electric switches.” J. M. Hewitt and W. G. 
Rho es. Dated September 27th, 1900. 

17.234. Improved means for generating variab'e electromotive force." 
J. E. Miller. Dated September 28th, 1900. 

17.243. An improved process for rendering silver surfaces untarnishable.“ 
L. Sterne and Cowper-Coles. Dated September 28th, 1900. 

17,250. Improvements in life-guards for éramcars.” W. T. Watson. Dated 
September 28th, 1900. 

17,289. ‘Improvements relating to automatic electric switches.” A. H. 
Adams. Dated September 29th, 1900. 

17,293. Improved thermo-regulator, or thermostat.” R. Kann. Dated 
September 29th, 1900. 


17,379. "Improvements relating to electric meters." Н. H. Lake. Dated 
October 1st, 1900, 


17,436. "Improvements in combined relays and repeaters.” E. C. Paramore. 
Dated October 2nd, 1900. 

17,487. "Improvements in telegraphones.” 
October 2nd, 1900. 


17,467. Improvements relating to telephone switchboards." H. T. Cedergren 
and O. Kahr. Dated October 2nd, 1900. 


17,485. "Process for making copper sulphates and other metallic sulphates." 
H.J. U. Palas and F. A.J. Cotta. Dated October 2nd, 1900. 

17.480. “Improvements in the manufacture of secondary battery plates.“ 
B. Kuettner. Dated October 2nd, 1900. 


17,496. ‘Improvements in and relating to ceiling roses and terminals for 
electrica! lamps and power instsllations." H. Hirst and H. Bevis. Dated 
October 2nd, 1900. 


17,507. "Improvements relating to electric lanterns to be fixed on the top of 
posts.“ H. F. Proctor, Dated October 8rd, 1900. 

17,514. “Improvements in electric switches," E. W. Cowan and W. P. 
Hamlyn. Dated October 8rd, 1900. 


17.583. “Improvements in or relating to wheels and hubs containing their 
own motors.“ J. Ledwinka. (Communicated. Dated October Вга, 1900. 

17,549. *‘ Improvements in electrically operating s gnal bells and apparatus 
for that purpose.“ P. M. Jerrard. Dated October 8rd, 1900. 

17649. “А new or improved instrument for measuring direct or alternating 
electric currents and potential differences.“ W. du B. Duddell, Dated October 
4th, 1900. 

17,650. New or improved means for indicating the presence of a train or 
trains in railway stations." F. Butterworth and G. Bennett. Dated October 
oth, 1900. 

17,670. A new or improved method of combining a telephone with a system 
of electric bells.“ H. Alexander and A. D. Hunter. Dated October 5th, 1900. 


17.675. “Improvements in systems of electrical distribution." C. I. Young. 
Dated October 5th, 1900. (Date applied for under Sec. 103 of Patents, &c., Act, 
1893, March 6th.) 

17,698, 
switches." P. Krause. Dated October bth, 1900. 

17,694. “Improvements in or relating to the attachment of arc lamps to their 
weather-hoods or supports." C. Oliver. Datcd October Sth, 1900. 


17.722. "Improvements іп or in connection with electric light fittings.” 
C. M. Stead. Dated October 6th. 1900. 


17,724. ‘Improvements in dynamo-electric generators.“ С. T. Batchelor. 
Dated October bth, 1909. 

17,757. “Improvements in and- relating to electrode plates.“ 
Thompson. Dated October 6th, 1900. 


17,65. “An improvement in connecting the glow bodies of incandescent 
electric lamps to the leading-in wires," P. Scharf. Dated October 6th, 1900. 


17.829. An improved device for measuring upward pressures, апа particu- 
Jarly for enabling the trolley arms of electrio tramcars and vehicles being set 
to exert a certain upward pressure on thc wire." J. Wilkinson. Dated October 
&th, 1900. 

17,816. Improvements in telephonic apparatus." . С. Shore and C. Heap. 
Dated October sth, 1900. 

17,904. “ Improvements in or relating to electric meters." J. Ellis. Dated 
October th, 1400. 

18,000. '*Improvementa connected with overhead trolley poles used in elec- 
tric traction." W. E. Rowlands. Dated October 10th, 1960. 

18,001. “Improvements in or appplicable to switches for electric motore.” 
J. P. Hall. Dated October 10th, 1600. 

18,003. * Improvements in conduits for electric conductors." H. Tugby. Dated 
October 10th, 1900. 

18,081. ‘(Improvements in telephone systems." M. С. Kellgogg. Dated 
October 10th, 1900. 

18,086. ‘Improvements in, or relating to, thermo-electric generators." A.J. 
Boult. Dated October 10th, 1900. 

18,015. “Improvements in distributing heads or terminal boxes for electric 
cables." G. E. Heyl-Dia. Dated October 10th, 1900. 

18,056. “ Improved conduit for electrio cables." E. L. Kiss. Dated October 
10th, 1900. 

18,059. "Improvements in electric railways and tramways on the closed con- 
duit system.” G. B. Marzi. Dated October 10th, 1900. 

18,114. “Improvements in polyphase alternating-current transformers." C. 
Schaller. Dated October 11th, 1900. 

18,190. “Improvements in the automatic regulation of railways and the 
like, where the trains follow or meet one another." R. C. Bayer. Dated October 
12th, 1900, 

18,184. ‘Improvements in shades of electric incardescenoelamps." Spiral 
Globe, Ltd., & Livet. Dated October 12th, 1900. 


E. C. Paramore. Dated 


W. P. 


18,212. Method for tbe treatment of direase and apparatus therefor.” J, 
Burry. Dated October 18th, 1900, 


“Improvements in railway rail joints, applicable aleo to the 


18,281. “ таро ошер in the control of electric motors, and similar devices 
from several different points, and in the means therefor.” H. W. Leonard. 
Dated October 18th, 1900. 

18,982. “Improvements in the junction boxes for electric cables and 
femina branch connections therefrom." J. А. Jeckell. Dated Oetober 18h, 
1900. 


18,283. ‘Improvements in junction boxes suitable for connecting high. 
tension conductora.” J. Hetherington. Dated October 18tb, 1900. 

18,298. “Improvements in electrico couplings.” C. B. Walker. Dated 
October 15th, 1900. 

18,347. Switch apparatus for electrically-propelled vehicles." V. I. Feeny. 
(Allgemeine Elektricitäts- Gesellschaft.) Dated October 15th, 1900. 

18,857. ‘‘ Improvements in and in apparatus for taping insulated conduc- 
tors.” G. E. Heyl-Dia. Dated October 15th, 1900.: 

18,397. ‘Improvements in the electrolytic decomposition of alkaline chlo- 
rides, and in the apparatus employed therefor.” J. D. Gilmour. Dated October 
16th, 1900, 

18,481. D in or connected with travelling ovens.“ C. M. 
Byham. Dated October 16th, 1900. 

18,484. Improvements in or relating to tbe feeding mechanism of are 
lamps." C.Oliver. Dated October 16th, 1900. 

18,451. “Circuit controller for electric street railway cars and other uses.“ 
W. A. McCallum. Dated October 16th, 1900. 

18,618. ‘ Improvements in rectiflers fot periodic electric currents.” British 
Thomson-Houston Co. Dated October 18th, 1900. 

18,614. "Improvements in end play devices for rotary electrical machines.” 
Brivish Thomson-Houston Co. (Communicated.) Dated October 18th, 1900. 

18,615. ‘Improvements in electro-magnetic b'ow-outs for electric cut-outs." 
British Thomson-Houston Co. (Communic ited.) Dated October 18th, 1900. 

18,616. “Improvements in electric controllers." British Thomson-Houston 
Co. (Communicated.) Dated October 18th, 1990. 

18,617. *'Improvements in high-potential electric-circuit breakers.” British 
Thomson-Houston Co. (Communicated.) Dated October 18th, 1900. 

18,6018. “Improvements in electrical indicating and measuring instruments." 
British Thomson-Houston Co. (Communicated.) Dated October 18th, 1900. 


18,645. “Improvements in electric furnaces.” A. Parker. Dated October 
18th, 1900, 


18.656. ‘Improvements in commutator brush holders." H. Bishop. Dated 
October 18tb, 1900. 


18.658. A new or improved system of and spparatus selective electric 
signalling and operating mechanism at a distance." P.de Chimkevitch. Dated 
October 8th, 1900. 


18,712. *' Improvements in switches or points for suspension railways.” W. P. 
Thompson. (Communicated.) Dated October 8th, 1900. 

18,767. “ Improvements іп safety devices for the trolley poles of electric 
oS aan R. Bellamy, W. J. Turner and D. R. W. Hardman. Dated October 
20th, . 


18,789. ‘Improvements in and relating to electricity meters.“ F. L. Caten- 
husen. Dated October 20th, 1900. 


18,790. Improvements in and relating to brakes or regulators for measuring 
instruments.“ F. L. Catenhausen. Dated October 20th, 1900. 


18,793. “Improvements in or relating to elcotric railways operated on the 
conduit system.“ W. Chapman, Dated October,20th, 1900. 


18,794. ‘Improvements in insulators.” W. Chapman. 
20tb, 1909. 

18,816. Apparatus for indicating phase and frequency relations in electric 
alternating current systems." C. L. Clarke. Dated October 22nd, 1900. 


18,820. ‘‘ Improvements in electric arc lamps.” H. Bremer. Dated October 
amd, 1900. j 

18,855. “Improvements in connection with electrically driving machine 
tools. or other mechanism." T. Humpage. Dated Ootober 220d, 1900. 


18,865. ''Improvements in apparatus forthe production of electrical oscil. 


lations." J. A. Fleming and Marconi's Wireless Telegraph Co. Dated Ootober 
22nd, 1900. 


15,901. ‘Improvements in or relating to thermo-electric batteries.” W.J. 
Crawford and T. B. Turley. Dated October 23rd, 1900. 
18,914. ‘Electric meters.“ T. A. Edison. Dated October 28rd. 1900. 


18,921. “Improvements relating to electric furnaces.” G. Benedicks. Dat 
October 28rd, 1900. oks. Dated 


19,924. “Improvements ia electric switches.” W. H. Chipperfield. 
October 28rd, 1900. pperfie Dated 


18,907. “Improvements in electric incandescent lampe." R. B. Ransford. 
(A. W. Wallace.) Dated October 28rd, 1900. i 
19,026. ‘Obtaining chromic acid." C. Schneider. Dated October 24th, 1900. 
19.058. Improvements in and connected with electric brake circuits and 
controllers for electrio railway." F. C. Newell. Dated October 24th, 1900. 


19,071. "Improvements in and relating to an electric generator with governing 
arrangements for ignition purposes on motor-car engines or stationa gas and 
oil engines and o'her purposes." F.T. Reid. Dated October 95th, 1909: 

19.072. Improvements in electric accumulators.” G. B. Gibbs. Dated 
October 25th, 1900. 


19,093. ''Improved electrodes for accumulators of electricity.” J. Myres. 
Dated October 25th, 1900. 


19,151, "Improvements in trolley heads for overhead electric railways.” 
R. J. Urquhart and Н. Goodwin. Dated October 26th, 1900. 


19,158. * Improvements in and connected with electrical pushes and switches.” 
E. G. Harcourt. Dated October 26th, 1900. 


19.213. Improvements in dynamo-clectric machines and motors and in 
means for regulating the same.” L. B. Atkinson. October 6th, 1900. 


19.270. “Improvements in unions or connections for electric light pendants 
and other fittings.” Hirst and Collings. October 26th. 


19,263. "Improvements in rheostats.“ L. Kamm. Dated October 27th, 1900. 

19.280. Improvements in electric arc lamps." Jandus Are Lamp and 
Electric Co. Dated October 27th, 1900. р p 

19,921. “An improved process and means for the reproduction by electro- 
depositing of high relief and undercut designs." G. Rosilier and Dellagnans and 
Co. Dated October 2 th, 1900. 

19,571. "Improvements in switches for starting and stopping electric 
motors." E. Norris. Dated October 30th, 1900. 

19,8-3. "Improvements іп and connected with electric arc lamps F. R. 
Boardman. Dated October 80th, 1900. 


19.836. Improvements in electric time switches." C. H. Offord and В. 
Jevons. Dated October 39th, 1900. 


19,993. Improvements in apparatus for electrically treating ait gases and 
gaseous mixtures.” R. J. Yatnold. Dated Ootober 80th. 1900. 


19,394. “Improvements in lampholder switches for eleotrio lighting." 
G. H. Chard. Dated October 30th, 1900. 


19,411. “Improvements in and relating to apparatus for transmitting 
signals.“ J. W. Stover. Dated October 30th, 1900. 


19,416. ‘Improvements relating to telephone call recorders.” H. D. Stroud. 
Dated October 80th, 1900. е г ` 


19.425. ‘‘ Improvements in and relating to electric coherers." Е. Ducretet. 
Dated October 80th, 1900. 


19488. “Improvements in electric arc lamps." С. Í 
30th, 1900. p c lamps.” C. Schuster, Dated October 


Dated October 


19,451. “Improvements in and relating to electrical condensers.” G. F. 
Mansbridge. Dated October 80th, 1900. d 


19,951. “Improvements relating to arc lamps." G. E. Heyl-Dis, November 
6th, 1900. 
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THE POLDHU—PK SIGNALS. 


WIRELESS telegraphy stands before us to-day as an object 
both for pity and for anger. Asan interesting development 
from academic principles, we greeted it willingly and warmly, 
bat now that it has degenerated into a mockery of the fair 
repute of science, it is time, in the interest of the public, to call 
attention to the methods by which it is being misrepresented. 
In an article which we published in January last, under the 
heading '*S," we reviewed so far as it was possible the 
history of the progress of wireless telegraphy, we enumerated 
the difficulties which appeared to us to stand in the way of 
its commercial success for long-distance work, and we tried 
to indicate the probabilities against the attainment of 
syntony. At the same time, we entered a protest against 
the beguiling announcements that from day to day appear in 
the Press and elsewhere, as to syntony being attained, and 
as to the efforts of the promoters in individualising their 
signals * being crowned with complete success.”  More- 
over, we mentioned the deterrent effect that storms would 
have upon all signals, and we gave specific instances of 
failure due to this cause. The electrical Press was practi- 
cally unanimous in warning those whose enthusiasm carried 
them farther Шап the facts would warrant. Now, the 
history of electrical progress certainly does not show that the 
electrical Press has retarded the development of any 
such growth as wireless telegraphy. Judged even on the 
commercial basis, it is clear that the interests of the elec- 
trical Prese, in the long run, are best served by encouraging, 
and not by retarding, true progress. Why, then, was there 
so much opposition to the ways of the promoters of wireless 
telegraphy at the beginning of the present year? The 
answer is, that in the minds of electrical experts at that time 
there was a strong suspicion that the public was being, so to 
speak, beguiled; that the alleged syntony did not exist; that 
the devices against the effects of storms were mythical; and 
that long-distance practical telegraphy by such methods was 
too remote a probability to justify the public announcements 
made by the promoters. This suspicion was well: expressed 


by Sir William Preece, when he said that the ways of the 


Wireless Telegraph Co. are © mysterious and inscrutable.” 
The truth is that the announcements of that company were 
at that time attacked, and very strenuously attacked, by the 
technical Press. What efforts have the company made since 
that time to remove the stigma? Our readers have only to 
turn to the daily newspapers to see that they have closed 
their eyes and their ears to the protest; they have preferred 
rather to continue to make amazing announcements, Anyone 
who has followed the discussion that took place between Prof, 
8. P. Thompson and Sr. Marconi in the Saturday Review and 
in the Times, must confess to the shakiness of the fabric 
upon which the alleged successful inventions depend; and 
anyone who reads Mr. Nevil Maskelyne's able article in the 
Electrician of lest week may estimate how the truth 
regarding experiments is modified for interviewers and 
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newspaper reports. Such a revelation seems to us to cell 


for an explanation on the part of the experts associated | 


with the venture, whether they be responsible professors 
or members of Parliament. | 


THE CONDUCTIVITY ОЕ ELEC- 
TROLYTES. 


THE investigation of the conductivity of electrolytes has 
added considerably to our knowledge of molecular physics. 
Electrolytes are mostly liquids, i.e., in physical condition, 
they lie between gaseous and solid conductors, and when an 
electric current is passed through them, many curious phenc- 
mena arise which throw light on the nature of electric 
conduction in other bodies. The modern theory of electric 
conduction may be said to have been derived chiefly from a 
study of electrolytic conduction, According to modern 
views, electricity can only flow through a conductor when it 
is carried by a procession of moving electrons. In electro- 
lytes the electron is combined with an atom, the combination 
forming an ion. These ions are nascent atoms, or radicles, 
formed by dissociating molecules. Arrhenius has shown 
that this dissociation of the molecules of the electrolyte, 
without which electricity could. not pass through it, is 
brought about by the action of the liquid in which it is 
dissolved. The more dilute the solution, the larger the 
percentage of the dissociated molecules of electrolyte. 

The conductivity of an electrolyte will thus be propor- 
tional to the number of dissociated or ionised molecules, but 
it also depends on another factor, namely, the specd or 
mobility of the ions in the solvent. Both these factors of 
conductivity, as might be expected, are affected by change of 
temperature. 

Mr. Bousfield, K.C., and Dr. T. Martin Lowry have con- 
tributed an interestirg paper to the Proceedings of the 
Royal Society (Vol. 1ххі., p. 42) on this question of the 
influence of temperature on the conductivity of electrolytic 
solutions, in which they bring forward a great deal of strong 
evidence to show that the conductivity of electrolytes does 
not, ав has been generally supposed, continually increase as 
the temperature rises, but increases up to a certain maxi- 
mum value and then decreases. The conductivity of an 
electrolyte below its freezing point, ie. in the solid condi- 
tion, and above its boiling point, Le, in its gaseous con- 
dition, is usually very small compared with its conductivity 
in solution or in the liquid condition. What Messre. 
Bousfield and Lowry have shown is that, starting from the 
solid condition and gradually increasing the temperature, the 
conductivity increases from the solid conductivity (practic- 
ally zero) rises to a maximum and then descends to the 
gaseous conductivity (again practically zero). 

The explanation given by the authors of this curious 
phenomenon is that the ionising ‘power of the solvent 
decreases as the temperature rises, while the mobility of the 
ions at the same time increases. This may be more clearly 
understood if we imagine the processions of ions carrying 
electricity between the electrodes, to be railway trains carry- 
ing goods between two stations. At the lower temperature 
limit of zero conductivity, we may imagine that we have 
a very large number of loaded trains on the line, bat аё 


their speed is zero, no gocds are transported between the two 
stations. As the temperature rises, the number of trains is 
reduced, but they begin to move with a speed which is 
greater the higher the temperature. At a certain tempera- 
ture, when the product of the speed by the number of trains 
is a maximum, the maximum quantity of goods per unit of 
time will betransported. As the temperature increases above 
this point, the number of trains is gradually reduced till it 
reaches zero, at which point the transport of goods again 
stops. At this point the electrolyte has reached the gaseous 
condition. | | 
Conductivity never reaches an absolute zero either in 
solids or gases. There are always a few free ions left. It 
has recently been shown that these free ions play an indis- 
pensable part in the conduction of ei ctricity in gases. It is 
by the shock of these free ions propelled by the potential 
gradient thut sufficient molecules are dissociated in gases to 
allow electricity to pass. "This ionic shock evidently takes 
the place of the ionising power of the solvent in the liquid 
electrolyte, and may account for the agymptotic character of 
the Bousfield and Lowry curve at the high temperature end. 


Ce iced 


Designirg 
Steam may most appropriately term a homily to 

Power Plants. the pages of the Street Railway Journal. 
He regards the usual power station as а more or less 
fortuitous concatenation of engineering atoms brought 
together with very little design or study. 

The sense of proportion is singularly lacking in the 
designs of power stations as carried out in practice, and 
there is far too much neglect of the commercial and financial 
side among engineers, who, thinks the author, ought to enter 
fully into such points, and not suffer schemes to proceed, 
which must inevitably cause loss of capital. A well-known 
English engineer who saw in course of construction а Boston 
(U.S.) station with the then usual accompaniment of belts and 
jackshafts, remarked that in England the plant would be 
obsolete before it was run, but he was assured that it 
represented finality, and it was then the third plant installed 
at that particular station. Needless to say, it has gone to 
the scrap heap also. This thoughtless method of design 
without study of the best developments abroad may explain 
why the average of American electrical stock stands at 
25 per cent. depreciation, whereas our own better considered 
plants stand fully as much appreciated in value. 

Instances are given of bad design, and a case cited of a 
reduction in cost of £10,000 by a few hours of work on 
the part of an engineer of ability. Excessive cost is a 
common fault, which has at its basis usually one of two 
thinge, namely, a disinclination to keep down the cost, on 
which the engineers commission is to be earned, or an 
absolute ignorance of the subject, which shelters itself 
behind a determination to have things big enough—a 
fatal thing for working economy. It would almost appear 
as though the lump sum method were the better way of 
paying for designs. 

The author writes that “ іо have been ordered is no excuse 
for transgressing good business principles without direct and 
explicit remonstrance,” An engineer ought to do more than 
suggest or imply his difference of opinion, should he detect 
commercial defects in an undertaking entrusted to him. 
But how little thanks a man may receive if he does point out 
faults! We have known an engineer’s fees to be refused because 
whereas he was engaged to carry out work on certain lines, 
these lines were changed by his advice, and he was held not 
entitled to receive payment because he had not stuck to the 


original lines, which were commercially wrong. The 


truth is that promoters by no means always desire the 


whole truth after they are committed to a scheme. They 


тери not to be enlightened until the public bave 


Mr. W. €, Kerr contributes what we 
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Power plant design, says the author, often consists merely 
of selecting apparatus, and many plants with the best 
apparatus money can buy are operatively bad and will not 
bear ап engineering analysis. Apart from mere design, the 
engineer must deal with ways and means and the proper 
delivery of parts at the best time. To have boilers come 
along when the road to.an unfinished boiler house is 
blocked by cars that will not be run for months is by no 
means an exaggerated illustration. 


— 


| Мк. F. C. PERKINS, that very regular con- 
ond "^ tributor to most American electrical publi- 
for Electrical Con- cations, contributes to a recent issue of the 
DON Zeils. f. Elektrochemie, an article on this 
gubject, which is marked by the usual American ignorance of, 
or indifference to, facts and figures emanating from this side of 
the Atlantic. After stating that the American inventor, 
C. M. Hall, is to be regarded as the founder of the industry, 
and thus ignoring the claims of the French inventor 
Heroult, and those who assisted in the development of the 
industry at Froges and Neuhausen, the author gives details 
of the power and ‘furnace houses at Shawinigan Falls in 
Canada, where the Pittsburg Reduction Company have 
erected a new works, 

The manufacture of aluminium has already been com- 
menced here, and the author evidently looks for a rapid 
development of the industry in Canada by creation of an 
export trade to Europe. Whether the European producers 
of aluminium will acquiesce in this arrangement remains to 
be seen, but it would only be reasonable on their part 
to demand an equal right of free entry for their products 
into America. The author having, in his own mind, pro- 
vided the world with aluminium, produced solely by an 
American process in American works, next discusses the 
chemical and physical characteristics of the metal with equal 
indifference to the rather damaging investigations on tbis 
subject made in Europe. The usual text-book statements are 
repeated as regards the action of damp air and chemicals on 
aluminium, although it is now fully proved that these apply 
only to the chemically pure metal, and that they are quite in- 
accurate when applied to the aluminium found in commerce. - 
The author's remarks on the remarkable uniformity of the 
chemical and physical characteristics of commercial alumi- , 
nium are likewise unreliable — since most of the failures 
to apply aluminium with success to electrical work, have 
arisen from marked variations in its composition. 
The author’s advice to use only.the purest aluminium 
obtainable, for short - distance transmission, and to use 
aluminium alloys containing 1 per cent. or 2 per cent. 
of foreign metals, for long-distance work, is also not іп. 
harmony with the latest, researches on this subject. 


These have proved that it is a mistake to attempt to 


increase the tensile strength in this way, since the gain 

in the latter is purchased at the cost of the durability of the. 
wire on exposure. The best practice is now believed to be, to 

use only the very purest (commercially) brands of aluminium 
for overhead wires, and to overcome the special difticulties 

caused by want of uniformity and low tensile strength, by the 

use of cables composed of several stranded wires. The article 

closes with an admission that at the present relative prices of 

aluminium and copper, the displacement of the latter for 

overhead ‘transmission work is unlikely to occur, and that a 

considerable reduction in the producing. costs of aluminium | 
will first be required. | 


SINCE the article on this subject appear- 
ing on pp. 808 and 809 was in type, we 
learn from our Tunbridge Wells correspondent that the 
Town Council, at their meeting on 12th inst., decided to 
accept the proposed agreement with the National Telephone 
Company. A number of “indignation” meetings pro- 
testing against the agreement, and proposing the continuance 
of the competition, have been held since the meeting of the 
Council last week, but, as the Council finally decided the 


Municipal Telephony. 


question by a large majority, it would seem that the decision 


represents the matured views of the ratepayers, as it 
undoubtedly does the best interests of the town. 


WESTINGHOUSE STEAM TURBINES FOR 
THE RAPID TRANSIT SUBWAY.” 


1 


THE recent extraordinary development of lighting, railway 
and power enterprises in Greater New York has been pro- 
ductive of so many novel and interesting engineering features 


as to warrant the closest detailed study of the several great 


plants now under construction in the boroughs of Brooklyn 
and Manhattan. 

Perhaps the feature of greatest interest in these various 
power plants in point of novelty, if not of size, is the steam 
turbine installation now building for the Rapid Transit Sub- 
way Construction Co. for use in connection with the light- 
ing of the Rapid Transit Subway now under construction, 
the 47 underground stations scattered along the lines of 
route, and the immense power. house at Fifty-ninth Strect 
and North River. This installation aggregates 3,750 
Kw. rated capacity, equally distributed among three 
independent units, which are illustrated in the diagram shown 
on the next page. The motive power is to be supplied 
by Westinghouse stcam turbines which are direct connected, 
by means of flexible metallic couplings, to special three- 
phase revolving field generators supplying alternating current 
to the station bus-bars. | | 

The construction of both turbines and generators is 
unique, and a brief description of their more salient features 
is presented through the courtesy of the builders the 
Westinghouse Machine Co., and of Westinghouse, Church, 
Kerr & Co., engineers, by whom the machinery is supplied. 
The most striking constructive feature in these machines 
is the separation of the high-pressure and low-pressure 
cylinders and the introduction between them of a 
reheater, an arrangement employed in all turbines above 
500 H.P. This arrangement provides for a centre-bearing 
between the high-pressure &nd low-pressure cylinders, thus 
reducing the distance between bearings and allowing the use 
of a much lighter shaft. | 

One of the important considerations in both engine and 
turbine work is the effect upon steam economy of entrained 
moisture. In the Westinghouse turbines this point has 
received well-merited consideration and resulted in the use of 
superheated steam wherever practicable. The excellence of 
the results derived therefrom has prompted the introduction 
in the larger machines of the reheater between high and 
low-pressure engines. . 

The turbine proper is of the multiple expansion parallel- 
flow type arranged, as above noted, in tandem compound. 
Steam entering at the throttle valve is passed through a 
strainer for removing all foreign matter, and thence through 
the poppet inlet valve, the period of admission being con- 
trolled as in former types by a sensitive fly-ball governor. 
The steam, after admission, expands through successive rows 
of alternate moving and stationary blades, forming the 
expansion stages of high-pressure as well as low-pressure 
cylinders. At a considerably reduced pressure and cor- 
respondingly augmented velocity, the working fluid now 
enters the reheater where it comes in contact with the super- 
heating surface with the result that entrained moisture is 
entirely re-evaporated and the low-pressure cylinder is fur- 
nished with dry steam. A similar expansion takes place in 
the low-pressure cylinder with & subsequent reduction of 
pressure and increase of velocity, and the exhaust steam, 
entirely deprived of its available energy, escapes through the 
exhaust port situated underneath the rear bearing of the 
low-pressure cylinder. As in former types, a by-pass is pro- 
vided, connecting high-pressure and low-pressure cylinders, 
by means of which the turbines will be enabled to curry 


continuously an overload of 50 per cent. with condenser, or 


full load without the aid of condensing apparatus. 

Connection will be provided between the generator shaft 
and the two parts of the turbine shaft by a special mechanical 
coupling. Provision for unconstrained alignment is further 
secured by the use of special bearings 

The governor will be of the fly-ball type located at the 
extreme end of theturbine and driven by worm gearing from 
the turbine shaft. It will be provided with a safety stop 


* Power. 
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which, in combination with an auxiliary valve, will auto- 
matically cut off the steam supply should the speed of the 
turbine exceed a predetermined limit. This stop is adjust- 
able, and by its use any speed limit may be imposed upon 
the operation of the turbine equipment. A special governor 
attachment will enable the speed regulation of the turbine to 
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PLAN кяр ELEvaTION OF 1,250-Kw. TUBRO-GENEBATOR. 


be adjusted from 2 to 10 per cent. while running according . 


to the requirements of parallel operation, a feature of 
especial value in alternating current work. 

A continuous circulation of lubricating oil will be obtained 
by & small pump driven from the turbine shaft which 
communicates with an oil reservoir located in the bed- 
plate of the unit. 

The bed-plate will be of the heavily ribbed box type and 
built in two parts, which, when bolted together, form а con- 
tinuous machined surface fo: the mounting and aligning of 
turbines, generators, and journals, This bed-plate will rest 
upon a concrete foundation without the usual holding-down 
bolts, as necessary in reciprocating engine practice. 

A passageway extending throughout the entire length of 
the foundation is provided for the reception of the reheater, 
the shell of which extends only as far as the low-pressure 
cylinder. The remaining distance to the end of the founda- 
tion allows the removal and replacement of defective reheater 
tubes if ever found necessary. 

The construction of the reheater is entirely similar to that 
employed by the builders in their many types of vertical and 
horizontal Corliss engines, and consists of a riveted boiler- 
plate shell 23 ft. in length and 3 ft. in diameter, provided 
with numerous longitudinal charcoal iron tubes expanded 


DIAGRAM OF STEAM CONSUMPTION OF TURBINE. 


into flanged steel tube sheets, which are riveted to the shell 
at a short distance from the ends, thus providing a chamber 
at each end of the reheater for receiving and discharging the 
steam on the way from the high-pressure cylinder. This 
rebeater is supplied with live steam from the boilers. 

A copper expansion coupling between reheater and low- 
pressure cylinder will prevent severe streases due to unequal 
longitudinal expansion of reheater and turbine casing. 

For facilitating the starting of the turbine a small by- 


pass around the throttle valve will permit the introduction 
of a small amount of live steam for warming up the cylinder 
walls and rotating parta. | | 

The approximate performance under regular operation -ig 
represented in the accompanying curve skeet, which shows 
the general relation between load, steam consumption and 
superheat. . 

Each of the generators will be a 1,250-Kw. machine of the 
three-phase revolving field type, generating current directly 
at 11,000 volte. 

The armature or stationary part is constructed of annealed 
laminated iron punchings provided with numerous 
ventilating ducta and retained in position by dove- 
tailed extensions fitted into corresponding slots 
in the heavily ribbed cast-iron frames. The 
armature coils are wound, then cut and pushed 
into the partially closed slots and afterwards 
reconnected. The winding comprises. several 
coils per phase per pole, thus securing low self- 
induction and a consequent improvement in 
inherent regulation. The unit will run normally 
at 1,200 revolutions per minute, which, with 
six poles, will yield a frequency of 60 cycles per 
second. 


The field or rotating part is built up of steel sections 


assembled at right angles to the shaft. These sections are 
separated for ventilating purposes and a strap copper winding 
is slipped over the poles thus formed, being retained in posi- 
tion by steel shoes or pole-pieces bolted to the plates form- 
ing the field. The winding is one layer deep, and is insu- 
lated between turns and at the top and bottom, where the 
coil is supported, by thoroughly baked insulation, the inside 
and outside being exposed to the air for the rapid dissipation 
of the heat generated in the winding. Thorough ventilation 
is provided throughout the field and armature. - 

The generators were designed for good inherent regulation, 
which is favourable to succeasful parallel operation, and the 
efficiency will be high. Excitation current for the rotating 
fields will be furnished from the station exciter bus, which is 
to be supplied by two 300-Kw. exciters direct connected to 
Westinghouse marine-type cross-compound engines. 

The three turbo-generator sets will be installed in the 
Rapid Transit power house at North River and Fifty-ninth 
Street, Manhattan, occupying the centre of the present 
engine room. They will rest on steel and concrete founda- 
tions, built up from a solid-rock bed, and will be in line with 
the main generating units, The floor space occupied will be 
1,824 sq. ft, total, inclusive of 34-ft. passage ways, or 945 
sq. ft. net, which furnishes a comparative figure of 0'2 sq. ft. 

electrical horse-power against '86 sq. ft. per indicated 
orse-power for three horizontal cross-compound Corliss 
engines of equal capacity, including generators. 

The generators will supply current to an 11,000-volt 
station bus, from which high-tension feeders will distribute 
power for lighting the subway, station and power house. At 
each of the 47 stations transformers will be located which 
will reduce the line pressure for use directly upon the lighting 


. system. 


The utmost precaution will be taken for preserving a cou- 
tinuous lighting service. At the power house a bank of 
switches will enable the switchboard operator to throw the 
entire lighting system upon the 11,000-volt power bus, which 
operates at 25 cycles. For this reason 25-cycle transformers 
will be installed in the subway. These will operate normally at 
60 cycles, but will be capable of running continuously upon 25 
cycles current without undue heat if necessary. An additional 
precaution wil be taken by grouping the subway lamps in 
banks of five and providing throw-over switches at the 
various stations, which will enable the station attendant to 
throw that part of the system under his control upon the 
direct current 500-volt railway circuit. 
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Council on the 5th inst., and the draft of the proposed 
agreement explained by the town clerk. From the full 
report of the meeting in the Tunbridge Wells Guzette of the 
5th inst., we learn that the negotiations commenced so long 
ago as August 13th last, when one of the Aldermen called 
upon the general manager of the Telephone Co. unofficially, 
to learn whether there would be any disposition on his part 
to discuss the situation with the town clerk, “ with a view 
to ascertaining whether any plan could be evolved which 
would result in stopping the waste at present going on.” 
This sensible substitute for Lord Rosebery's ** wayside inn," 
did succeed in evolving a plan, which is briefly as follows :— 
From November 22nd the telephonic business and plant of 
the Corporation shall be transferred to the National Co.; 
the debt of £25,000 incurred by the Corporation repre- 
senting, from its issue price, a liability of £28,000, 
would be taken over by the National Co., and the 
ratepayers would be relieved of every possible charge in 
respect to instalments of principal and interest.. At the 
present time the Corporation give an unlimiled service for 
45 178. 6d. The fnture rate for unlimited service would 
be £6. Mr. Cripps, the town clerk, stated that the £2 10s. 
rate and Id. per call was not remunerative, and would, at 
some later date, have had to be altered. It would now be 
done away with altogether. 
retained, but the 4d. per call increased to 1d. per call, with 
а minimum of 30s. per annum. Any person subscribing 
before March 25th next would be entitled to service under the 
rates above specified. All the Corporation telephone officials 
whose whole time was given to the Council would be taken 
over by the National Co. 
to the Corporation 2s. 6d. per annum for each subscriber 
who had an unlimited service. | 

The discussion following Mr. Cripps's statement showed 
that the competition had been in operation sufficiently long to 
demonstrate its disadvantage, but no definite statement was 
made as to the financial results of the Corporation enterprise, 
beyond the announcement that the cheapest rate of subscrip- 


tion was unremunerative, and the somewhat significant . 


statement of a member of the Telephone Committee, and 


chairman of the Finance Committee, that “he must 


unhesitatingly recommend the Council to adopt the agree- 
ment at once." Other members were not prepared to act at 
once, and on a question of such importance, we think very 
reasonably, called for an adjournment for one week, which 
was agreed to. 

We note that our contemporary the Municipal Journal 
describes the proposed sale as a “startling proposal," the 
origin of which it does not pretend to understand, and con- 
cludes with the statement that “if the Tunbridge Wells 
Town Council takes this step at the bidding of the National 
Telephone Co. it will disgrace itself in the eyes of the muni- 
cipalitics, and will inflict a great blow upon a movement 
Which has for its object the deliverance of the public from 
one of the most abused and galling monopolies that bas ever 
existed in this country.” There is in this statement a fair 
summary of the principles underlying some of the false, 
as distinct from the true, municipal spirit. The rate- 
payers of Tunbridge Wells are urged to continue a wasteful 
Competition at their own expense and the inconvenience of 
their townsmen, because if the enterprise be discontinued 
they will be disgraced in the eyes of other munici- 
palities, and a blow will be inflicted on a movement 
which miy have had a good object, but which is of 
80 technical a character as to require very careful con- 
sideration. The “movement” for the establishment of 
municipal telephones has been founded so much on abuse of 
à monopoly, that instead of careful consideration, munici- 
palities have been ever ready to absorb the most sanguine 
estimates, and to disregard the most capable and disinterested 
advice when it does not accord with their own views as to 
the desirability of competitive systems. The readiness to 
embark in enterprises of this kind naturally carries with it a 
preference for plausible explanations of criticism. The letter 
of Lord-Provost, Chisholm in the 77mes of October 24th 
has been lauded as an able rejoinder to the articles on 
Municipal Socialism which have appeared in its columns. 

e have had occasion to refer from time to time to elec- 
trical matters in Glasgow, but will now only say that if the 
reat of the letter is not entitled to more consideration than 


The £3 10s. rate would be 


The latter company would pay- 


* 


that part devoted to telephones, Lord-Provost Chisholm’s 
laudation is cheaply earned. 

On the most essential question of the value of the plant at 
the termination of the license, he argues that if the license is 
not renewed the Post Office will take over the Corporation 
system in its entirety, because it “is bound to take over such 
plant as is suitable for its requirements at fair market value, 
and plant suited for its requirements is defined in the license 
as plant which has been put in in accordance with the speci- 
fication annexed by the Post Office to the license," This isa 
statement of so definite a character that it may well mislead 
other! municipal authorities, but it is inaccurate unless the 
Glasgow license differs from the model license issued by the 
Post Office for municipal use. In this it is provided that so 
much of the plant shall be purchased “ as is suitable for the 
actual requirements at the date aforesaid [the termination 
of the license] of the telephone service of the Post Office 
within the licensed area.” The positive statement of 
Lord-Provost Chisholm that the plant suited to its require- 
ments is the plant which it has approved, is simply an 
enlargement of the negative statement that no plant shall 
in any case be considered suitable. which has 
been brought into use without the sanction in writing of 
the Postmaster-General." 

Lord-Provost Chisholm preaches a comfortable doctrine by 
misquoting texts, It would be accurate to say that the plant 
of the Corporation may meet the requirements of the Post 
Office in 1913, but that equally it may not. As we had 
occasion to criticise adversely the system adopted by the 
Corporation some years before the Corporation contemplated 
embarking in their enterprise, it may be assumed to be 
far from modern, and liable to replacement by the intro- 
duction of improvements by 1918. 

The situation of municipalities who have embarked on 
telephone undertakings is really far more serious than they 
suppose, and Tunbridge Wells will be exceedingly fortunate 
if it succeeds in getting out of its difficulty on such terms as 
those proposed. So far from being disgraced, it should be 
commended for having the moral courage to recognise mistakes 
and the business acumen to get cheaply out of them. The 
public service rendered by the Council by the discontinuance 
of its competition is not so apparent to the ardent muni- 
cipalist as it is to those who are really anxious for telephonic 
development. When it is seen that competition is a mis- 
taken policy, a great step forward will have been taken 
towards that final settlement which the telephone system so 
urgently requires. 


SPECIAL-SHAPED MAGNET POLES, AND 
THE WAY THEY AFFECT COMMUTATION. 


By FRED. W. DAVIES. 


To one conversant with the theory and practice of dynamo 
designing, it is a comparatively simple matter—with the 
accumulated experience of the past to draw upon—to design 
a machine that shall be, to all intents and purposes, perfect 
as regards its commutation. The difficulty is that a machine 
designed with this ideal in view frequentty turns out to be 
an expensive one to manufacture, Skill in designing is 
evidenced, not only by the satisfactory performance of a 
machine, but also by the cheapness of its production. Given 
plenty of material (steel, iron, copper, insulation, &c.), it is 
not a difficult problem to design a sparkless machine. 
Modern competition, however, demands not only that a 
machine shall be good; but also that it shall be constructed 
with the minimum of material and labour. To do this is 
not an easy matter: and herein lies the crux of the commu- 
tation problem, for the principal economy that can be 
effected in a dynamo is effected by employing a compara- 
tively large armature, having a large number of turns of 
wire on it, and a correspondingly weak field-magnet. The 
tendency with such a proportioning of a machine, is to 
sparking at the brushes. MM 
By suitably proportioning the parte of a machine, it is 
possible to combine sparkless running with a not excessive 
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cost of manufacture. Inventors, however, have not been 
satisfied with this, but have brought forward various devices 
for improving the commutation, and thus permitting the use 
of armatures with a large number of ampere-turns and com- 
paratively weak field-magnets. Many of the ideas brought 
forward for improving the commutating qualities of 
continuous-current machines refer to the shape of the 
magnet pole-pieces. It is proposed, therefore, to briefly 
review the principal improvements — beneficial or 
otherwise—which have been made in this direction; and 
also to examine and consider the same, with a view to dis- 
covering in what way their adoption will influence the per- 
formance of a machine. 

The principal idea underlying the use of special-shaped 
pole-pieces is the improvement of the commutating 
properties of a machine. Once this result is attained, 
ап economy can be effected in its manufacture by using 
a heavier armature winding and a lighter magnet winding. 
But it will not do to adopt these special devices indis- 
criminately. It is necessary that it shall be understood in 
what way they affect the commutation. No one of them 
offers a panacea for all the sparking troubles that may be 
encountered in a continuous-current machine. In order to 
design a sparkless machine, it is necessary to attend to several 
points. In the first place, the initial magnetic induction in 
the air gaps under the polar horns should be as high as pos- 
sible, so as to afford a good reversing field. Secondly, 
it is essential that the crose-magnetisation of the 
magnet  pole-pieces, brought about by the reaction 
of the armature on the field-magnet, should be mini- 
mised as far as possible; for this cross-magnetisaticn 


Fic. 1.—SHOWING MAGNET Corrs Ета. 2.—SHOWING PoLE-PIFCES 
SLOTTED IN ORDER TO Вовер NON-CONCENTRI- 
MINIMISE ARMATURE CALLY WITH THE ABMA- 
REACTION. TURE. 


results in a weakening of the reversing field. Thirdly, 
the field in which the armature revolves must be magnetic- 
ally rigid: in other words, the distortion of the magnetic 
feld at full load must be as small as possible. Fourthly, and 
lastly, the permissible sparkless movement of the brushes 
should be fairly large. All of the foregoing demands can be 
complied with either by ordinary designing, or by the alter- 
native method of using special-shaped pole-pieces for the 
magnet. This latter method of gecuring good commutation, 
only, will be dealt with hereia. 

The first point that presents itself for consideration is the 
magnetic induction in the air gaps under the polar horns. 
This, as already stated, should be as high as possible. A 


high magnetic induction in the air gaps may obviously be * 


obtained by making them as small in area as possible; the 
way to do this is by reducing the polar arc—not, of course, 
by reducing the length of the pole-pieces, measured parallel 
to the shaft, The polar arc must, not, however, be reduced 
indefinitely, otherwise the brushes will require to be moved 
through an abnormally large angle as the load is put on; and, 
if the armature be a toothed one, the induction in the teeth 
will be too high, thus causing the armature to heat unduly, 
owing to the hysteresis and eddy current losses in the teeth. 
In this particular, as in many anotber in dynamo designing, 
there is a certain proportion which will give the best results. 
The angle to be embraced by each pole-piece is a matter that 
has been decided by experience. It is usual to make it 
about 140° in a two-pole machine, about 68° in a four-pole 
machine, about 44° in a six-pole machine, and so on. 
Although the initial magnetic induction in the air-gaps 
may be high, yet, if there isa large number of ampere-turns on 
the armature, the latter will have a strong croes-magnetising 
effect, resulting in those polar horns which effect the reversal 


of the current in the coils © short-circuited” by the brushes 
(namely, the “trailing” horns in а dynamo, and the 
“leading” horns in а motor) becoming partially demag- 
netised. Obviously, this croge-magnetisation may be 
prevented to some extent by increasing the reluctance of 
the path taken by the cross-magnetising flux. One way of 


- increasing the reluctance is to have a slot of moderate width 


cast in the magnet cores and pole-pieces, as shown in fig. 1. 
Another plan, which may be used either independently of 


Fic. 3.—ALTERNATIVE SHAPE OF Fic. 4.—SKETCH Ок MAGNET, 
PoLE-PIECES TO THAT SHOWING POLES OF 
SHOWN IN FIG. 2. OPPOSITE PoraARITY CON- 

NECTED TOGETHER. 


the foregoing one, or in conjunction with it, is to make the 
pole-pieces of cast-iron. This metal has a lower per- 
meability than either cast-steel or wrought-iron, which are 
often used for the magnet cores of dynamos and motors. 

The magnetic field in which the armature revolves should 
be rigid, and not easily distorted. When the field is not 
rigid magnetically, every slight fluctuation of the load 
requires an alteration in the position of the brushes. As it 
is impracticable to be constantly attending to the brushes, 
the outcome of such flexibility of the field is sparking at the 
brushes. Therefore, the field must, by some means, be made 
stiff. There are several ways of modifyiug the shape and 
general design of the pole-pieces so as to impart a stiffness to 
the field. One method of doing this is to bore out the 
pole-pieces во as to give a greater length of air-gap at the 
tips of the poles than in the middle: in other words, the 
pole-pieces are bored so as to be non-concentric with the 
armature (fig. 2). When this is done, the lines of force are 
densest at the middle of the pole-pieces, owing to the air-gape 
being shorter at that part. Any distortion of the field results 
in the flux being dragged away from the middle of the pole- 
pieces ; und virtually results in the air-gaps being lengthened. 
Therefore, as lines of force always take the shortest path, 
a field with non-concentric poles does not become dis- 
torted to any great extent. Thus, rigidity of the field may, 
within certain limits, be attained in this way. Instead of 
boring out the pole-pieces in the way shown in fig. 2, they 
may be bored out concentric with the armature in the usual 
way, and the tips planed off afterwards. (Sce fig. 3.) This 
amounts, magnetically, to the same thing, and gives a 
similar result. The function of non-concentric poles is not, 
as is sometimes supposed, to prevent the weakening of the 
field under the polar horns by cross-magnetisation ; for, 
although it would appear at first sight that this weakening 
of the polar horns would be minimised by reason of the air- 
gaps being of greater length under the horns, yet it should 
be remembered that the initial magnetic induction under the 
polar horns is also less, for the same reason. Hence, non- 
concentric poles do not materially reduce the cross- 
magnetising effect of the armature, excepting in во far as it 
is reduced by reason of the increased average length of the 
air-gaps. . 

Sometimes the polar horns of opposite polarity are bridged 
across with a web of metal of the same kind as tbe pole-pieces, 
and of comparatively small section, as shown in fig. 4. 
These bridges of metal afford a path of low reluctance to 
the lines of force; and, consequently, they and the 
adjoining portions of the pole-pieces are highly satu- 
rated. As a result of this, the field is not easily distorted. 
This device practically fulfils the same function as do 
non-concentric poles. It does not, however, increase the 
strength of the reversing field under the polar horns to 
ee “short circuit " the poles in this way; for, as is 
T TA pA un oi fux in any part of ite circuit 

directly e magneto-motive force (depending upon 
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the number of ampere-turns on the magnet), and inversely 
as the reluctance. As neither the magneto-motive force 
in, nor the reluctance of, the air gap is affected by the 
bridging-over of the poles, it obviously makes no difference 
to the induction in the air gap to adopt this expedient. 
Sometimes the pole-pieces are of the ordinary pattern (bored 
out concentric with the armature), and afterwards bushed 
with & thin cylinder of iron or steel. "This amounte, mag- 
netically, to the same thing as the device shown diagram- 
matically in fig. 4. 

Yet another form of pole-piece for securing a stiff field 
in dynamos is that depicted in fig. 5. The pole-tips, 
which are on one side of each pole only, point in the direction 
of rotation of the armature. In a motor, the pole-tips should, 
of course, point in the opposite direction. The field magnet 
is compound wound; and the windings are so calculated that 
these pole tips are magnetically saturated at light load. As 
the load is switched on to the machine the series winding 
on the magnet comes into operation, with the result that the 


Section across A, B 


Side view, 


Еа. 6.—SKETcCH OF MAGNET 
Cork AND POoLE-PIECE, 
SHOWING SHAPE OF THE 
LATTER. 


Fic. 5.—8KETOH OF MAGNET, 
SHowine SPECIAL POLE- 
Tirs FOR USE IN CoN- 
JUNCTION WITH A COM- 
POUND- WINDING. 


polar horns not provided with special tips, and under which 
commutation takes place, are strengthened ; whilst the tips, 
being already saturated, remain fairly constant in magnetism. 
In consequence of this action of the series winding on the 
*commutating" horns, the distortion of the field at full 
load, if not nil, is, at any rate, considerably lees than it would 
otherwise be. 

A strong field is always desirable; yet, if the field under 
the polar horns under which commutation takes place i8 too 
sharply defined, the neutral line on the commutator will also 
be sharply defined, and there will be a difficulty in setting 
the brushes во as to avoid sparking. To avoid this difficulty, 
each pole should have a fair amount of magnetic “ fringing,” 
аз it is termed. One way of obtaining the desired “fringe” 
is to taper the poles in the manner shown in fig. 6. Or, the 
same result may be obtained by making the pole-pieces of 
circular section. 

Such are the principal ways in which the shape of the 
cores and pole-pieces of continuous-current machines has 
been modified in order to make sparkless commutation easier, 
and thus permit of a more economical design. The fact of 
special-shaped magnet poles being used to the extent they are, 
serves to show that they are of real value in the directions 
indicated. Whether or not it pays to design a machine on 
ordinary lines, or to resort to any of the previously mentioned 
devices in order to secure good commutation, is a question 
that is best decided by each designer for himself; and one 
that lies outside the scope of this article. 


ELECTRO-METALLURGICAL PROBLEMS.—IV. 


By ALEC. A. BEADLE, A. I. E. E., F. C. S. 


GoLD. 
GoLD occurs almost exclusively as native metal, generally 
containing silver, and sometimes platinum, rhodium, &c. It 
is found in workable quantities chiefly in veins of quartz and 


alluvial sand. The auriferous quartz frequently contains 


iron pyrites, mispickell, copper, lead and silver-bearing 
minerals and а vast variety of impurities. Gold also occurs 


in the ores worked for copper, lead, &c., in minute quantities, 
and is extracted, along with any silver, in the refining of 
those metals, These ores can, however, be divided into 
several classes, (1) those known as "'free-milling " ores, 
which, when finely crushed, give up the bulk of their gold 
when passed over amalgamated copper plates; (2) “ refrac- 
tory," or those which will not yield to the above, but have 
to be brought into solution by cyaniding, chlorination, or by 
some other means; (3) “ alluvial," or water-deposited dis- 
integrated gold-bearing rock, which usually gives up its 
metal by “ washing," and (4) the only known mineral form 
of gold, “telluride,” a compound of gold and tellurium 
roughly in the proportion of one to two by weight, and 
containing silver and various small proportions of copper, 
nickel, &c. Washing and amalgamation of free-milling 
and alluvial ores are both very simple and inexpensive 
matters, the only difficulty which electricity may be 
called upon to overcome being to prevent the mercury from 
oxidising, or “sickening,” as it is called, and this has been 
successfully accomplished by the Molloy process, in which 
the mercury is used as a cathode in dilute sodium sulphate, 
thus depositing into it a small amount of sodium, which 
keeps the surface bright. 

This idea of amalgamation at a mercury cethode has, 
however, been somewhat confounded with the chlorination 
of more refractory ores by the electro-chemist. In the latter 
process chlorine is allowed to percolate through the moist 
ore from which any sulphur has been roasted out, and thus 
in course of time converts the gold into chloride, which, 
after dissolving out in water, is precipitated with ferrous 
sulphate, sulphurous acid, or by charcoal. It is evident here 
that since these liquors, after extraction of the gold, are quite 
valueless, little or no advantage would accrue from an elec- 
trical method, these reducing agents being cheap and satis- 
factory. 

Numerous processes have been devised in which the ore is 
stirred in a solution of common salt and electrolysed, using 
a carbon anode and mercury cathode. This principle serves 
to some extent to act for both chloridis'rg and amalgamating, 
but does not perform either function efficiently ; the coarse 
gold, which would in ordinary amalyamation become caught, 
is obtained here also, and the fine and float gold is, to a 
large extent, chloridised and reduccd voltaically into the 
mercury, but it seems an expensive way of performing two 
simple operations, and hitherto has not attained much prac- 
tical importance. | 

None of the above electrolytic methods are entirely satis- 
factory, as they do not recover all the gold, neither are they 


applicable to rocks containing less than at least an ounce of 


gold per ton. The well-known cyanide process meets these 
requiremente, however, and consists in treating the crushed 
ore with a very weak solution of potassium cyanide, which 
slowly dissolves the gold, and reducing the precious metal 
from solution either by means of metallic zinc, or by elec- 
trolysis. | 

It has been proved beyond question that cyanide of potas- 
sium dissolves gold by entering into a reaction with the 
dissolved oxygen, and thus many suggestions have been 
made to combine an oxidising agent with the cyanide; with 
this object the author has experimented with ozonised air, 
but the effect is not strongly marked, ozone being destroyed 
by the cyanide. 

It is, however, only a matter of time to extract the whole 
gold contents by very weak solutions of cyanide, the strength 
of which in very poor ores may be much lower than is 
necessary to afterwards cause the precipitation of the gold on 
to the zinc. 

The reduction of the gold and regeneration of the 
solution by electro-cbemical means has attracted much 
attention ; in all cases the solution is caused to pass slowly 
between the electrodes, the gold being plated on to the 
cathode in the ordinary way. 

The first process of this kind is that of Siemens and 
Halske, who employ iron anodes and lead cathodes, cupelling 
the lead to obtain the bullion. Andreoli has proposed to 
peroxidise the lead plates so that the gold strips off, and to 
use iron cathodes ; gold sticks to iron, but when plunged into 


molten lead it is removed. Cowper-Coles proposes to use 


aluminium cathodes. - 
The great advantage of electrical precipitation over zinc 
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is that it enables very much weaker solutions to be used, in 
fact, the strength is determined only by its power of dis- 
solving; this causes much less loss in cyanide, which is a 
great pecuniary saving. The electrical precipitation method 
has proved a practical success, and is rapidly gaining ground 
in South Africa and in New Zealand. 

Telluride ores are somewhat difficult to treat ; if they are 
roasted some of the gold is volatilised, and they are soluble 
only with great difficulty in solntions of potassium cyanide, so 
that they have to be smelted down or dissolved by a mineral 
acid. Tellurium has a small application, and a process 
which would recover it with the gold would be valuable. 
fi Much has been heard of the electrolytic extraction of gold 
from sea water, which, in certain localities, apparently does 
contain traces of the metal, probably more in the neigh- 
bourhood of gold-bearing rivers and shores; it has also been 
proved to exist in minute quantity in certain sea plants and 
shells, together with silver and other metals. Processes for 
ite economic extraction should, however, be given a wide 
berth, for in no part does it exist in nearly sufficient quantity 
to make its extraction possible; a careful test made by the 
author in & clear part of the English Channel pointed to 
there being certainly less than 0:0000003 per cent of gold, 
several thousand times too little to make its economic ex- 
traction possible. 

SILVER, 


In addition to its occurrence in nearly all the important 
lead minerals, silver is found combined as sulphide (Argen- 
tite), as various double sulphides of antimony (ruby, silver 
and stephanite) and arsenic (proustite), as chloride (horn 
silver), and as native metal. 

Silver easily gives up the elements with which it is com- 
bined, the oxide, for instance, is decomposed on heating, but 
the small amount of metal which is associated with quartz, 
copper, &c., to form an average ore makes its extraction 
more complex. 

A very old and ingenious process for smelting such an 
ore containing up to 1 per cent. of silver sulphide has been 
in operation in Mexico. It is broken, band picked, finely 
crushed, placed in large sballow heaps with salt, cupric sul- 
phate and a certain proportion of mercury, and allowed to 
weather for some weeks, during which it is periodically 
stirred ; an amalgam is thus formed with the silver reduced 
from the resultant chloride, and this amalgam is then washed 
out. "This has formed a basis of several amalgamation pro- 
cesses for free milling silver ores, the mixing and washing 
being performed in a mechanical amalgamator in hot water, 
thus saving loss in mercury. The amalgam is then distilled. 

The refractory ores containing arsenic apd antimony 
sulphides are converted into silver chloride by roasting with 
salt, and subsequently the silver is reduced by iron or 
amalgamated direct. In Augustin’s process the silver 
chloride is dissolved out with brine and precipitated on 
to copper plates; or, in the Ziervogel process, sulphide of 
silver associated with sulphides of iron and copper is 
roasted, so as to convert the whole into sulphates, and is 
then heated in order to convert the iron and copper into 
oxides, leaving the silver as sulphate, which is dissolved out 
with water containing a little sulphuric acid, the silver being 
ultimately deposited on to metallic copper. 

There are other processes in which the silver is dissolved 
in thiosulphate of soda and precipitated as sulphide, and 
various otber modes of obtaining it in solution. 

Strangely, but very few electrical processes have been pro- 
posed to take the place of these, although it would seem that 
the electrical precipitation of the silver from these solutions 
might offer several advantages, mainly on account of purity. 
The proposal to reduce sulphides of silver in the electric fur- 
nace can only be applicuble to extremely rich ores, which are 
generally smelted with correspondingly rich gold ores or 
residues where possible, to assist in the subsequent parting. 

This question of bullion refining and parting has, however, 
received some attention from the electro-metallurgist. Gold 
alloyed with at least three times its weight of silver 
may be parted by dissolving in dilute nitric acid, 
and the same applies when the alloy is used 
as an anode, or the electrolyte, which may be much more 
dilute, may be nitrate of silver. Silver is deposited as a 
crystalline powder, which is collected and melted down, 
while the gold remains as an insoluble residue, resisting 


disintegration if the silver does not exceed three times the 
weight of the gold in the original alloy. Such is the 
Moebius process, wherein the alloy is cast into anode plates, 
the Borchers process differing in that the alloy is used as 
anode in a granulated form. If a small amount of copper 
be present, it accumulates in the electrolyte. If a large 
proportion is there, a copper nitrate solution is used, which 
dissolves both copper and silver ; this solution may then be 


treated for recovery of silver, and its copper deposited on the 


cathode. 

Fused electrolysis is in no way applicable to the winning 
of silver from the average silver ore, although the chloride 
is eminently suited to reduction in this way, and the produc- 
tion of this salt is nearly always the first step in the metal- 
lurgy of silver ; it is, as a rule, so finely disseminated through 
the bulk of the gangue that its collection for fusion be- 
comes a practical impossibility unless it is first dissolved out 
in brine and subsequently evaporated, a proceeding which, 
needless to say, would be much too indirect and expensive. 


THE ETHICS OF CONTROVERSY. 


“А МАХ convinced against his will, is of the same opinion 
still," aud this is one of the characteristics of the controversy 
between the supporters and opponents of municipal trading 
in electricity supply. 

A great writer, in his despair of any practical results 

from the agitation of contrary opinions, exclaimed: “ All 
controversies that can never end, had better perhaps never 
begin; but we know, as a correspondent of “ ап esteemed 
contemporary " reminds us, that One man’s word is no 
man's word, justice needs that both be heard," and the only 
means of arriving at sound conclusions is to dispassionately 
deal with matters of controversy by a careful consideration 
of the principles involved, without reference to personal 
interests. 
The meanest arguments are those which attribute selfish 
motives to either one side or the other; and the strongest 
evidence of a bad case is when resort is had to“ abusing 
plaintiff's attorney." 

We have before us two articles commenting. upon our 
remarks of 17th ult. on Electric Lighting Returns—C« m- 
pany v. Municipal," one in the issue of an “ esteemed con- 
temporary" and the other in a journal devoted to the 
advocacy of municipal trading, which comes to the sup- 
port of the other. | 

Eliminating the personal abuse which disfigures these 
articles, the controversy turns upon the broad principles of 
socialism versus private enterprise, with which we have 
endeavoured to deal purely on its merits without calling the 
arguments of chose who differ from us **idiotic nonsense," 
or assuming that because we differ from certain local 
autborities in the way they keep their electric lighting 
accounts that we therefore accuse them of being “ liars.” We 
heartily disapprove of the Socialist principles of Mr. John 
Burrs, but we have never attributed to him dishonest 
motives, nor attempted by attacks on the individual to divert 
attention from the real questions in controversy. | 

Neither party to the dispute will gain anything by basing 
itS case upon the mis-statement of facts; the issue is clear 
enough, and to talk about declining to be corrupted by com- 
pany influences, and. to have editorial policy directed by 
sources whose interests are served by trying to discredit 
municipal trading, is simply an attempt to avoid the main 
question by imputing bad motives to those who differ from 
them. We will deal with some matters of fact about which 
there should not be any difficulty. 

First, as to the audit of accounts, the Municipal Journal 
asserts that the electricity accounts of companies are not 
subject to audit by the Board of Trade, and that both 
classes of undertakings (local authorities and companies) are 
audited in the same way. "MT 

It is extraordinary that the organ of the municipalities 
should be unaware of the following provisions of the sixth 
Section of the Electric Lighting (Clauses) Act, 1899, which 
we commend to the study of our contemporary, and all who 
are under the impression that no difference exista in the 
audit of company or municipal accounta, 
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6. The following provisions sball apply as to the audit of 


' accounts where the undertakers are not a local authority :— 


(1) The annual statement of (accounts of the undertaking before 
being published as provided by Sec. 9 of the Electric Lighting Act, 
1882, shall be examined and audited by such competent and 
impartial person as the Board of Trade appoint, and the remunera- 
tion of the auditor shall be such as the Board of Trade direct, and 
that remuneration and all expenses incurred by him inor about the 
execution of his duties, to such an amount as the Board of Trade 
approve, sball be paid by the undertakers on demand, and shall be 
recoverable summarily as a civil debt. 

(2) The undertakers shall give to the auditor, his clerks and 
assistants, access to such of the books and documents relating to 
the undertaking as are necessary for the purposes of the audit, and 
shall when required furnish to him and them all vouchers and 
information requisite for that purpose, and shall afford to him and 
them all facilities for the proper execution of his and their duty. 


The fact of the form of accounts framed by the Board of 
Trade differing in the case of companies and local authorities 
in the essential particular of provision for depreciation, has 
been pointed out by us as creating some difficulty in com- 
paring accounts which are made out under different con- 
ditions ; and the Municipal Journal having scattered a little 
mud in the accusations of “misleading statements and base 
insinuations against the honesty of municipal officials,” trots 
out the old fallacy that municipalities ** are obliged to pro- 
vide a sinking fund which is equivalent to depreciation, 
which sinking fund, as regards provincial undertakings, 
wipes out the whole capital in 25 years." 

Is the Municipal Journal aware of the fact that the 
sinking fund is only applicable to payment of the yrs, ros! 
of the buildings and plant, and that not a penny piece can 
be devoted to either repairs, maintenance or renewals ? 

Unless the surplus of the revenue account is sufficient, to 
cover all these contingencies, including that unknown but 
very important item arising out of the antiquation of plant 
and systems of supply, it is obvious that fresh borrowings 
must be made for the purpose, and how then will the whole 
capital be wiped out in 25 years? 

The Municipal Journal asserts that “ there is no necessity 
for providing a depreciation fund," but admits that some 
corporations are able to do во, and then adopts a /w quoque 
argument—another red herring across tlie path—and refers 
to the “criticisms of auditors of companies! accounts ;”? but 
what has that to do with the question of municipal trading ? 
Two blacks will not make a white, and as to companies, there 
is all the difference in the world between doing as they like 
with their own and tbe administration of the ratepayers’ 
money by the municipalities. 

Dut our contemporary should know that the local 
authorities’ accounts have met with severe comments at times 
from their own auditors, and as an instance, we advise him 
to ponder over the following remarks of the auditor of the 
Croydon  Corporation's electric undertaking accounts, 
especially as he deals with the question of depreciation in so 
drastic a manner. 

In his report on the borough electric accounts, he said :— 


Nothing has been charged against this department for the clerical 
and other work done at the Town Hall. A sum of £7,500 has been 
transferred from the debtor of the revenue account to the creditor 
of the general district rate account, £5,385 128. 10d. being for 
interest and £2,114 7a. 2d. as а sinking fund. I would point out that 
these are arbitrary amounts. Further, I would bring before your 
notice that, while there is no legal necessity to charge against 
profits more than interest charges and sinking fund instalments, yet 
I think the burgesses shoald have brought before them most clearly 
that, in my opinion, the depreciation is very much greater than the 
amount of the sinking fund, and that if instead of the electric light- 
ing being a Corporation departmeat, it had been a company having 
the privilege of borrowing money at, say, 3 per cent., the trading 
тсе, in my opinion, after writing off suflicient depreciation, show 
а heavy loss. E, 

My remarks as to depreciation in respect of the electric lighting 
accounts apply to the tramway accounts also. 


Our “esteemed contemporary" contends in its article of 
51st ult. that if repayment of capital is not depreciation, 
it would like to know what it is. Perhaps it will 
accept the report of tbe Croydon Corporation auditor аз в 
guide, without for a moment suggesting that in his criticism 
of the accounts he is accusing the local authority of being 
liars, deliberately falsifying their accounts, so that the true 
position shall not be known. 5 T— 

The discussion of the question of municipal trading in 
electricity undertakings appears to be opening the eyes of the 
ratepayers to the dangers of this development of socialistic 


principles. The recent letter of the Lord-Provost of Glasgow 
to the 77mes, which was pronounced as a crushing. blow to 
the opponents of municipal trading, has been followed with 
startling swiftness by the defeat of that worthy in his can- 
didature for re-election to the Corporation, by an enormous 
majority, proving that this great prophet hath honour, save 
in his own country, where those who wear the shoe and 
know how it pinches have made no uncertain pronounce- 
ment, | 


CORRESPONDENCE. 


Students? Difficulties, 


With regard to the correspondence which has appeared in 
your columns regarding students’ difficulties and the train- 
ing of engineers, although I was unable to read all of it 
through lack of time, still what I have read bas interested 
me greatly. 

As one who was unable to go “through the shops” in the 
present use of the term, and who also lacked the funds to go 
through a University course, perhaps I may be allowed to 
make a few remarks. In the first place, I may sympathise 
with “A Student" in regard to the lack of explanation 
given by teachers generally to their students. When a boy 
of about 12 years of age, the writer was set along with many 
others at the day school which he attended, to learn 
elementary mathematics without the necessity of the subject 
being impressed on the class, the result being that each and 
all of us took our mathematics like a dose of medicine, to be 


. forgotten as soon as we left the class. And now, although 


having gained a good working knowledge of even “dlr dy,” the 
writer feels the effects of that class, in certain nervousness 
when dealing with higher mathematics. Things like these 
have shown me the vast need there is for teachers explaining 
more of the why and the wherefore of the subject which 
they are endeavouring to teach their students. [t is not 
sufficient to say © You should learn this,” ог “ You must 
learn that," but to explain that whether they finally become 
engineers or physicists, the subject being taught would be of 
use to them ; toexplain, for example, that even in crossing a 
street to reach a certain point, they can use their mathe- 
matics, either the definition of a straight line, or the fact 
that the hypotenute of a right-angled triangle is shorter than 
the sum of the other two sides. 

To some, perhaps, these remarks may seem out of place, 
but what T wish to insist on is this, that students should be 
taught to introduce their science into common life; not to 
leave it at home or at their college classes, but to keep it 
constantly beside them like some master key ready to un- 
lock each and every difficulty which presents itself in their 
workaday life; to nnderstand that for every “effect” there 
must be a corresponding “ cause,” and that unless their 
science is able to sift out that “cause” it is high time for 
them to look closer at their knowledge of it. 

As to the training of engineers, I agree with another 
student, who says that they are born, not made. When an 
apprentice, I worked beside a young man who had spent 
seven years in the shops and who could not, practically, fit 
a key on to a shaft, nor, theoretically, work out the horse- 
power from an indicator card. That young man was in 
deadly earnest to be an engineer both theoretically and prac- 
tically and could not, and his father finally paid either £300 
or £500, I forget which, to apprentice him to a large 
English engineering concern. What has become of him since 
I know not. 

However, to take the electrical engineer (I don't mean 
the “ so-called," but the “real’’) as he stands to-day, what 
is the best course for his training ? We cannot all be em- 
ployers, or managers, or even foremen, but we can all be 
workmen, and any engineer worthy of the name, let him be 
mechanical, electrical, or any other, should pride himself in 
the fact that he is first of all @ workman. Therefore, 
wherein lies the sense of taking first a college course? From 
my personal experience of those who have gone through a 
college course and then gone to the workshop, I must say 
that, with very few exceptions, they have been so con- 
foundedly “stuck up” by their superior intelligence, that 
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the average workman, and even the foreman, took a 
malicious delight in treating them not to a thorough prac- 
tical training, but to a more or less extended course of 
practical joking. Accordingly, let them start off in the 
workshop, and at the same time study either at evening 
classes, if such can be obtained, or, if not, at home from 
books, and, in difficulty, ask an explanation from the fore- 
man or manager, who must be very gruff indeed if he refuses 
to assist an earnest student. 

* All work and no play, &c.," some one remarks ; non- 
sense! I say. Work while youth is on your side; while 
the sky is all roseate; while ambition spurs you on, and 
while hope is strong and unfailing, and then you will never 
think, Hamlet-like, of *taking up arms against a sea of 
troubles," 

Then, after you have swung the sledge hammer till your 
hands blistered, knocked lumps off them when using a 
hammer and cold chisel, and, perhaps, lost the tip of a 
finger in an unequal argument with a milling cutter, when, 
in a word, you have“ roughed ” it through the shop, then 
take your college course, and when the Professor is lecturing 
on some of the unchangeable laws of science, you can pro- 
bably recollect many points, painfully practical pointe, 
perhaps, which illustrate his subject. 

Again, as mechanical engineering, pure and simple, makes 
up a very large part, in fact, I may almost say the largest 
part, of electrical engineering, why does the average student 
ignore it? When we require engines—steam, gas, or oil— 
or turbines—water or steam—to drive our dynamos, why 


does he not learn how to build and fit up an engine or a 


turbine? Is not the setting of а slide valve, or the fitting 
of the crosshead, or the “lining off” of a crankshaft as 
essential to the training of the Compleat Engineer" (my 
apologies to Izaak Walton), as winding an armature, or 
testing for insulation; and if he cannot competently learn 
the latter part from a book, how can he learn the former ? 

One example to illustrate this point: I knew an electrical 
engineer (?) who, for a day and a half, worked with a gas 
engine endeavouring to get it to start, and failed egregiously, 
the engine always blowing out the Bunsen burner on the 
first explosion. 

He was too little of an engineer to divine the cause, 
namely, a hole in the ignition tube, and too little of a 
scientist in common life to prove it, by inverting the tube 
in a basin of water, blowing into it, and watching the air 
bubbles as they rose to the surface, Yet he was called an 
electrical engineer, forsooth ! 

Having already trespassed further on your space than I 
originally intended, I will only say in conclusion that, as far 
as I can see, the lack of training starts in the elementary 
schools, where boys are not taught to think for themselves, 
but simply * crammed " to pass an examination, or earn a 
* grant," 

This disuse of their brains follows them to their daily 
work, and all that the writer can say is that, after having 
had experience of boys and young men while an apprentice, 
& journeyman, foreman, and now an employer, he is of the 
opinion that this disuse and disinclination to use, is getting 
daily worse, with all our vaunted educational progress, And 
this certainly does not promise well for the future industrial 
supremacy of this country. 

Electrodes, 


I have followed with great interest the discussion on the 
above subject, and being just about to finish a rather pro- 
longed student’s career, I should like to make a few remarks 
on the matter. 

I am heartily in accord with A Student" in his cry for 
more efficient training ; the so-called training we receive in 
the majority of workshops and all our colleges is far from 
complete. I think a lecturer, to be of great value to engi- 
neering students, must needs be himeelf an engineer ; far be 
it from me to wish to under-value our many worthy and 
esteemed Professors, but in the majority of cases they only 
succeed in striking a great deal of awe, and very little engi- 
neering into the minds of their pupils. 

A good portion of the syllabus should be given to engi- 
necrs, and they would do more justice to it from an engi- 


neering student's point of view. I would not say that we. 
have too much mathematics in our colleges, but far too little 
engineering, and the latter is supplementary to the former 
instead of the former to the latter. 

Of course, by engineering I do not mean the setting up 
of a factory in our colleges, but a thoroughly practical 
application of the rules and formule derived from experi- 
ment or mathematical deduction. 

I am afraid I cannot agree with “ A Student" when he 

says, A student simply wants to know how it should be 
done. ." Ifa student is striving to be a professor, and 
has no other end in view, that principle is right, but if he 
intends or hopes to be an engineer, let him off with his coat, 
wallow in shellac, chatterton and solder, and rest not until 
he has done the job himself. He will, I think, agree with 
the wisdom of this when he “is in a position of authority 
and in receipt of remuneration." If all students held to 
* A Student's" principle, I am afraid we should make very 
expensive engincers by always requiring a thoroughly efficient 
practical staff ; a man who only has ideas in his head and 
hands unfit to give them form is only of limited value, and, 
besides, this principle will bring much humiliation in after 
years. 
I don't think that only the very brilliant" will succeed, 
whatever the course of training, and I am confident that 
everyone who has the backbone, grit, and true ambition will 
ulso succeed, for he will surely, though perhaps slowly, over- 
come each and every difficulty. 

I am afraid * On His Way” looks on a college witha 
wrong impression when he advocates a five-years’ course. 
He seems to think that the longer he stays at college the more 
presumption he has to being an engineer. I am of the 


.opinion that one who has been five years in the workshop 


and two at college will make by far the better engineer than 
one who has been two years in the “shops” and five at 


college. 


I would suggest that a student who has seven years at his 
disposal should divide the time thus: Two years’ mechanical 
workshop, two years’ electrical workshop, two years’ college, 
one year's electrical workshop. 

I do not think one can attain the same result in six years, 
unless he has had an efficient, tutor during a portion of the 
first electrical training who would bring him up sufficiently 
to need only the third year’s course at college. It will, 
obviously, appear that thislatter course will mean much hard 
work, but hard work will never go unrewarded, and a 
student's career will depend more on the work put in after 
the regular working hours than upon the day's work. 

A college does not turn out a ready-made engineer any 
more than Sandhurst does a ready-made general, but it should 
give a sound and reliable foundation to be built upon. No 
student, I am sure, will run far and do well with the idea 
that when he ends his college career he has finished with 
studies, even if he was five or ten years at it; if he is going 
to be worth his salt he will always be studying, but, in 
after years, this study becomes a pleasure and a pastime, 
while at the start it may have meant serious hard plodding 
work. 


Last Lap. 


A Student's Suggestion. 


While appreciating very much the advantages which are 
offered at Finsbury Technical College, to those desirous of 
improving their knowledge of electrical matters, may 1 
venture to point out to Prof. Thompson how much the 
practical value of the laboratories would be enhanced if more 
attention could by any means be bestowed on the details of 
their internal arrangements. 

I suggest that the apparatus might more often be over- 
hauled and worn parts replaced ; each experiment might be 
conspicuously labelled and numbered (this is only partially 
done at present), and the printed instructions referring to 
them revised, for they occasionally make reference to 
Switches, &c., no longer in use; the accumulator leads 
might be made accessible to a greater degree; sufficient 
cells might be provided, and the lighting arrangements 
might be improved. 

I am sure all wish to profit as much as possible by the 
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willing aud able tuition for which Finsbury Technical 


is famous. 
College An Evening Student. 


London, N. 


Cinematographs. 


I find that a good deal of inconvenience is experienced on 

three-wire systems owing to the use of cinematographs and 
the like in theatres. Some of these arrangements use up to 

70 amperes, and this is a serious trouble, coming on 
suddenly on one side of the network in a small town, 
especially where the mains are not laid to deal with such 
emergencies, 

I think it would be interesting to hear from station engi- 
neers what they have done to meet such cases, I am 
thinking of hiring out a motor-transformer which will take 
the current off the outers and transform it down to about 60 


. volte. The difficulty seems to be to get theatres to provide 


such things for themselves-or even to pay the hire of them. 
C. Turnbull. 
Electricity Works, North Shields, 
November 5th, 1902. 


Professional Etiquette. 


Whatever opinion may be entertained concerning the 
recent, letter of the Council of the Institution of Electrical 
Engineers, and one may be permitted to doubt its wisdom, 
there can be no question that a great mistake has been made 
in giving tacit sanction to the practice of doubling the part 
of consulting engineer and contractor. 

The Council mildly say that if a consulting engineer is 
directly or indirectly interested in any contract or con- 
tracting businese, he should inform his clients in writing 
what is his connection. 

Surely, sir, the very first essential of a consulting engineer is 
that he is absolutely independent. I do not say for one 
moment that a person with trade interests may not be 
perfectly. competent to give advice on any engineering 
problem, but in that case let him give it as a contractor and 
nob ав a consulting engineer. 

If a man is a contractor it is a usual business arrangement 
for him to take discounts, receive commissions and other 
practices, which should be absolutely forbidden to consulting 
engineers, and he cannot do these things one day in one 
capacity and not do them the next in another. 


| A. H. Dykes. 
Westminster, November 5th, 1902. 


The Electric Lighting of Swordale. 


‚ With regard to your interesting description of the above 
in to-day’s issue, I am principally interested in the somewhat 
peculiar method of stopping the turbine, viz., cutting off the 
water at the head instead of the /oo/ of the pipe line. This 
method is not usually considered good practice, and could 
certainly not be adopted in a case where the head excceded 
the atmospheric column. 

À practical disadvantage in the present case is that the 
whole pipe line has to be emptied before the turbine can be 
opened up for repair or renewal of brasses, packing, &c. As 
regards the ingenious contrivance for Stopping the turbine 
from the house, it is difficult to see the value of such a 
patent—to its owner I mean, though no doubt he is the best 
Judge— since even if the design in question is patentable at 
all, it is possible to design apparatus in many different forms 
to do the same work, 

It was this consideration which prevented me from 
patenting a contrivance designed to act on a valve at the foot 
of the column, and which would enable the turbine not only 
to be stopped from the house, but also to be started from the 
ваше place, 

I found, however, that there was no market when I made 
the drawings some years ago. As regards “stopping ” 
devices, I believe Mr. Swinton designed an arrangement for 
nse on an installation fitted up for Lord Armstrong at 
Cragside, 
| George T. Pardoe. 
Norember 7th, 1902. | 


Tramear Brakes. 


Considering that tramway managers are, so to speak, on 
their trial with this question, it is greatly to be regretted 
that they take so little interest in this correspondence, while 
from them we should have expected to hear what they think 
the requirements are, what troubles they have experienced, 
and what they think of the suggestions already made. | 

“ Assistant Manager" made a very laudable exception, 
and it should be noted that he attributes part of his success 
to the oak, resin, and sand plugs with wbich he provided his 
brake shoes. ' 

No doubt such plugs would greatly increase the frictional 
coefficient, bu! is it not an expensive method as compared 
with a good sanding apparatus, and is it as simple to control 
and renew such plugs as keeping sanding apparatus in 
order ? 

The want of sand or such substitute as “ Assistant 
Manager " mentions is unquestionably more important than 
most of the other points yet touched upon. It should be 
noted that sanding apparatus cannot be dispensed with even 
if brake blocks are used, as described by “ Assistant 
Manager,” as sand is also necessary for starting on greasy 
rails, 

Keeping in mind what “ Driver ” says about the necessity 
of power brakes as working brakes, it would appear that 
pneumatic brakes offered great advantages in this respect, as 
compressed air is a most efficient, and, at the same time, a 


most economical sanding agent. 


Again, pneumatic wheel brakes offer in this respect an 
advantage over slipper brakes, as the sand must be thrown, 
in the first instance, between the wheels and the rails to 
overcome starting difficulties. Additional sand boxes and 
additional tubing would have to be arranged for slipper 
brakes, and sand, after all, does not act as quickly with 
slipper brakes as with wheel brakes, because the former have 
a tendency to clean the rails, while the latter grind the sand 
into the rails and roughen them. 

The objection to slipper brakes on account of the danger 
of derailing the front wheels, which was mentioned by “ Air 
and Sand" in last week's paper, seems to me a very potent 
one, and strengthens my belief that wheel brakes are 
preferable to slipper brakes as service brakes, 

With regard to emergency brakes, the slipper brakes, if 
properly designed to obviate the objections mentioned as far 
as possible, might reasonably be advocated, especially in the 
form “ Assistant Manager" has had experience with, and 
because the service brake could otherwise not be kept quate 
distinct from the emergency brake. 

It is much to be regretted that this correspondence has 
largely been used as a pretext to “ puff » certain patented 
and other appliances, while it can evidently only have 
been your intention, in opening up this discussion, to 
supply your readers with as much unbiassed information and 
bond fide opinion on the subject as possible. 

One cf your correspondents mentions a certain make of 
slipper brake, and boldly asserts that this is the best out, and 
the best that can be devised. | 

Being acquainted with a certain make of pneumatic brake, 
which is very successful on the Continent, and of which 
there are over 2,500 equipments in actual use, naturally I 
find such an assertion ridiculous, knowing that this corre- 
spondent has never tested, and most probably has never seen, 
any of them, while the make he attempts to boom has only 
been used for a short time on a limited number of cars, and 
only in one or two places, 

Another correspondent evidently has a lot to say about 
what “my firm” has done, and amongst these inventions, 
there is à wonderful performance of an 8 to 10-ton car being 
fitted with a hand brake exerting 20,000 lbs. of pressure by 
means of a slipper brake on to the rails. It is amusing to 
think of the upward acceleration that these 20.000 lbs. 
would impart to the front or rear portion of the car (which- 
ever part is more favoured with ' my firm's " generosity), 
and, indeed, this gentleman must have been thinking about 
getting up in competition with his tramcar to Santos Dumont 


of aerial fame. 
. Suum Cuique. 


Being deeply interested in the discussion going on in your 
©“ Correspondence " columns as to Ње best brake to be 
E 


u— —— —— —À—— ——————— À—— ——— ————— ———————À——— áÁÉ'J———— RE Ц 


816 


THE ELECTRICAL REVIEW. [Vol 51. No. 1,303, Novzarmm 14, 1902, 


adopted generally for electric cars, І felt that I should like 
to have an opportunity of testing the efficiency of a brake 
which had the severest conditions to work under, and I 
decided that for the stiffest gradients Oldham would be bad 
to beat. 

With the kind permission of the authorities, I made a few 
runs down routes which had the following gradients, with 
the results given below :— 

1. Gradient 1 in 10.. Speed of car, 8 to 10 miles per 
hour. Pulled up in 1] car lengths. 

2, Gradient 1 in 11. Speed of car, 8 miles per hour. 
Pulled up in $ to 1 car length. 

9. Gradient 1 in 20. Speed of car, 8 miles per hour. 
Pulled up in 4 to ł car length. 

As on the occasion of the test the rails were in a slightly 
greasy condition, it will be generally acknowledged that the 
results tabulated above are extremely good, tests being made 
with both single and double-deck cars. 

In addition to the above tests, as, after all, the drivers 
themselves are the best men to express an opinion on the 
reliability of these emergency brakes, I put a few questions 
to them, and elicited from every one of them, without excep- 
tion, that they have such implicit confidence in the 
emergency brake provided—Hewitt & Rhodes pneumatic 
slipper brake—that they never have the least trepidation in 
negotiating these steep gradients, but, on the contrary, were 
this emergency brake not fitted, they were unanimous in say- 
ing that drivers could not be obtained to work the cars on 
these routes. | 

Taking the results of the tests-above in conjunction with 
the unanimous approval of the drivers, I am satisfied that 
the brake is absolutely reliable, and not less in the interests 
of humanity than in those of the Corporations and tramway 
companies themselves, I think it is fully time for the Doard 
of Trade to take this matter up, and insist on only the most 
efficient and reliable brakes being fitted, in order to avoid 
the deplorable loss of life, which has in the past resulted 
through the want of efficient brake power on these electric 
Cars. | 

Personally, I consider it not very far short of culpable 
negligence on the part of those responsible, not to have 
gone most carefully into the matter before, as it is quite 
possible to put each competing brake to the test under 
precisely similar conditions, and thas prove indubitably 
which is the best brake ; and having done so to insist on 
having it fitted, no matter whether the price is more or less 
than others, as immunity from injury or loss of life to 
passengers is of far greater importance than £ s. d.; though, 
curiously enough, it becomes a better speculation to the 
tramway companies and Corporations to provide the most 
efficient brake power, as many nervous people who are afraid 
to travel by electric car under present conditions, would do 
во could they be assured that they would not meet with 
accidents of the nature we have read so much of lately. 


Progress. 


I think your other correspondents have done justice 
to the different types of brakes on electric cars, and 
hope you will find space for a few remarks in another 
direction. 

Are tramway managers doing their best or even their 
duty on some of the electric systems ?— Surely it is patent to 
the engineer that the electric cars on the market have brakes 
enough for any gradient or condition of rail, greasy or other- 
wise. I am afraid that when the change from horse to 
electric traction takes place, some managers do not realise 
that they have a very important task before them in making 
the old horse-driver a capable electriccar driver. In almost 
all the accidents which have occurred, I think the human 
element is to blame, for just at the moment the driver is 
called upon to avoid a serious accident by putting on the 
electric rheostatic brake, or whatever type of brake he should 
use, he loses his head, so-to-say, and goes through the wrong 
operation, or not at all. | 

Why does he lose his head ?— Because week in and week out 
he is never called upon to stop а runaway car, consequently 
he doesn’t go through the operation necessary in such a case. 

Managers should see that the drivers use their emergency 
brakes at least once a shift, whether they are required or not, 
. for two reasons : first, to see that the brake is in working 


order; second, to get the driver familiar with the operation, 
for there is no time to consider what's to be done when a саг 
is running backwards. Last, but not least, don’t let the men 
be too long on the front of a car, for driving. á ,tramcat is 
more severe on a man than driving a railway engine, for the 
former is continually dogging traffic, while the latter has 
signals to guide him. ee 
Electric Tramear. 


It is perhaps hardly necessary for me to point, out the very 
obvious misprint in my letter published in your. last issue. 
The weight of the single truck car you print as 34 tons, but 
by reference to my MS. you will see this should read about 
85 tons. M 

Release Spring.. . 


ELECTRIC TRACTION ON GERMAN CANALS. 


DURING the early part of this year tenders were invited for 
an electric installation for traction purposes on the Teltow 
Canal, This canal connects the Havel and Spree not far 
from Berlin; it is 23 miles long, and has one lock. The 
tonnage of the boats varies between 450 and 176 tons, and 
they will be loaded to about 67 to 70 per cent, of their 
capacity. A towing path can be built on both banks of the 
canal, with the exception of a short distance, where special 
arrangements have to be made. There are 12 loading 
Stations on the canal. Electric power i8 supplied in the 
form of three-phase current at 8,000 volts and 50 periods ; 
the price has been estimated at about 1d. per Kw .-hour. 

Twenty firms sent in tenders, including Siemens and 
Halske and Ganz & Co. The proposed installation of the 
latter firm is, perhaps, the most interesting. It is claimed 
by Ganz & Co. that, although their locomotive ig very light, 
it will have great hauling capacity, and the greater the 
tractive effort, the greater will be the stability of the tractor. 
The locomotive has two pairs of wheels, which are inclined at 
an angle toone another, and run onasingle rail, maintaining ita 
balance by means of another wheel running on the roadway. 
The greater part of the weight, however, is thrown on the 
axles of the inclined wheels,  'l'hese obliquely-running wheels 
are so arranged that the greater the resistance offered by the 
boat, the greater is their grip on the rail This mus 
necessarily increase the stability and the hauling capacity of 
the locomotive. In this respect the Ganz system somewhat 
resembles the system devised by Messrs. Thwaite and Cawley 
some years ago. 

The locamotive is equipped with a three-phase motor 
having its axle parallel to the rail. The frequency of 50 
periods entails double reduction gearing ; if a frequency of 
15 or 25 periods were adopted, single reduction would have 
been sufficient. "This would have increased the efficiency of 
the motor. 

The efficiencies at full load are as follows :—0:90 for the 
motor, 0°94 for the gearing, 0:80 for the worm-gearing, 
making a total of 0°68 for the whole. The capacity of the 
locomotive is 37°5 H.P. 

The current is supplied to a two-wire trolley line at à 
pressure of 500 volts, the rail serving as a return conductor. 
The current is taken off the trolley lines by means of two 
wheels running along the wires, the locomotive drawing them 
along as it moves, 

For a short distance the canal passes through a broad 
lake, which makes it impossible for locomotives to be used. 
Here electric tugs are requisitioned to tow the boats. They 
are driven by two three-phase motors, each of 67 H.P. 
capacity. Current is supplied to them by means of over- 
head lines supported by transverse wires. 

The difficulty of passing stationary boats is overcome by 
fixing a steel rope above the towing path at the loading 
stations ; from this rope is suspended a runner which lifts 
the tow rope and allows it to be fixed to the mast of the 
boat. 

For an annual traffic of 1,500,000 tons it will suffice to 
equip one bank of the canal. A locomotive can draw one 
boat of 600 tons, or perhaps two of 175 tons. The service 
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would require 53 locomotives and six tugs, including 
reserve. . А 

“The price quoted by Messrs. Ganz & Co. for the above 
was 1,242,000 fr. (£49,680). For a traffic of 4,500,000 
tons fearly, requiring 115 locomotives and eight tugs, in- 
cluding reserve, the same firm quoted the additional sum of 
1,193,000 fr. (£47,720). The working expenses, calcu- 
lated on the basis of 1,500,000 tons annual traffic, amount 
to 0050 fr. per ton-kilometre. 


Below is.given a comparative table, showing the first cost 
and the working costs, as given by some of the firms who 
submitted tenders for this project :— 


First Cost per 

T és cost. ton-kilom. 
Siemens & Halske 2,750, 000 fr. 0:0102 fr. 
Feldmann & Zehme ? 0:0082 „ 
Soc. de Touage, Kiehl 3,200,009 ,, 0:0098 ,, 
Ganz & Co. M 1,242,000 „ 0:0050 ,, 


The-above figures are based on a traffic of 1,500,000 tons 
per annum and a price of 12 pf. (1:4d.) per kw-hour. 


OUR LEGAL QUERY COLUMN. 


a — 


[Questions addressed to the Editors for insertion in this column should 
be written on one Side of the paper. Free use of fictitious names, фе. 
may be made. Answers are furnished by a duly qualified lawyer, 
but the Editors cannot undertake to be responsible for the accuracy of 
the views which he may expres. | 


“@.У.5.” writes :—' We should be glad if you would give an 
answer in your columns to the following; although it is but a small 
matter in itself, we consider the principle involved to be of some 
importance :— 

" A customer of ours bas made an application to the Corporation 
Electricity Supply Department for a supply of current for a 4-H P. 
motor. He was willing to guarantee to take current to the mini- 
mum value of £5 per aunum. The supply mains run outside of his 
shop, and within about 6 ft. of the premises. 

"There is a clause in the Corporation’s provisional orler em- 
powering them to enforce a minimum charge of 13s. 4d. per quarter 
for current supplied. 

“ Our customer's application was refused, except under one or 
the other of the two following conditions :—(1) That he should pay 
one-half of the estimated cost (£10) of laying on the service; or (2) 
that he should make a further application for current for six glow 
lamps, and have same fixed. 

“fo save delay, he has followed the latter course; but to us it 

seems that both stipulations are illegal, and neither could be 
enforced, and we should be pleased if you would give us your 
opinion.” 
. *,* Assuming that the provisional order under which our c'rre- 
spondent’s Corporation are working isin‘he same form as that which 
is attached to Electric Lighting Act, 1899, and that the Corporation 
are not vested with any extraordinary powers, it seems that they 
are not entitled to require a consumer to pay any part of ‘he cost of 
laying service lines, unless his premises are more than 60 ft. from 
the mains. In these circumstances, it is difficult to see how a charge 
of £10 could be justified. With reference to the recond alternative, 
во long as the consumer complies with the statutory rules, which 
provide for his giving a guarantee to take sufficient cu-rent to justify 
the outlay upon mains, it seems that no other conditions can be 
imposed. 


" Hackall" writes :—‘' We should estcem it a great favour if you 
would advise us on the following matter: 

One of our clients lights his theatre with electricity, and takes 
current from the Corporation mains, for which he is charged on the 
demand indicator system at 7d. and 3d. a unit. As be pays an 
average price of 6d. per unit on all current used, we have advised 
him to instal a motor-generator, and he bas decided to use the single 
armature type of machine. (We must mention that the rate for 
motive power is 2}d. per unit on a flat rate ) 

“The Electric Lighting Committee, however, have refused to 
supply our client with current for his generator on the grounds that 
he cannot use his machine for lighting purposes. Have they the 
power to refuse him or to pass а bye-law to that effect? They have 
refused to charge him a flat rate of 44d. for lighting purposes. 

" Would you advise us to fix the machine and demand a supply 
Within a certain date ? " 

„ There is nothing io the Electric Lighting Acts which throws 
light upon the interesting query above propounded, namely, 
whether a consumer can obtain a supply for a motor-generator at 
"motor" rates. The answer, however, can be found in the reply to 
the question whether the price charged by the Corporation is in 
excess of tat which they are entitled to demand. Ава rule, one 
maximum unit charge is provided for in the provisional order; and 
80 long as that is not exceeded the Corporation are not bound to 
supply current for motors at special rates. “ Hackall” sbould 
examine the Corporation provisional order. If it transpires that a 
special rate for motors is provided, he will perbaps be good enough 
to write again. 


* 


Regular Subscriber " writes:—‘ Cannot a consumer fix his own 
electricity meter, instead of the company or corporation fixing 
their own and charging а heavy annual rent of same, provided that 
it-is a good meter, passed by the Board of Trade, and if necessary, 
he can produce a certificate to show that the particula: meter in 
question has been tested and passed ? ” 

„In the absence of any special provision in the Electric 
Lighting Acta, it would seem that a consumer can supply his own 
meter, provided it meets with the approval of, and is periodically 
inspected by, the supply company's inspector. 


LEGAL. 


Crry оғ LONDON ELEcTRIC LIGHTINd Со. v. OAKLEY. 


In the City of London Court, on Tuesday, before his Honour Judge 
Rentoul, K.C., an action was brought by the City of London Elec- 
tric Lighting Co., Ltd., 1 and 2, Great Winchester Street, E.C., to 
recover the sum of £3 18. 10d. for a quarter's electric lighting sup- 
plied to the defendant, Mr. R. B. Oakley, ll, Queen Victoria 
Street, E.C. 

The defendant objected to pay the amount, because he said the 
plaintiff meter had registered incorrectly. It was really a 
monstrous case. For a number of years he had been one of the 
plaintiffs' customers, and during the past five years the amount he 
had paid them for the corresponding quarter now sued for was 
£l 18s. 6d., £1 1s., 168. 10d., and 16s. respectively. In spite of 
that, the plaintiffs now wanted £3 1s. 10d. for a similar quarter. 
He had paid into Court £1 3s. 6d., which was, he submitted, ample. 
The demand was utterly out of proportion. 

The plaintiffs’ representative said that by Clause 56 of their own 
Act of Parliament, the Electric Lighting Contirmation Act, the 
record of the meter was to be held conclusive evidence of the con- 
sumption of electricity, The defendant had only been charged 
according to the meter. 

Judge RENTOUL said that was all very well, but he must be 
reasonable. 

The DEFENDANT fa d the truth was that the meter had been сһап з, 
and it must hav been faulty. He had asked the plaintitfs in 
common fairness г make him an allowance, but they would not do 
so. The meter n been changed three times, On one occasion, in 
two days he had loubled the consumption of a whole quarter in 
previous years. The thing was absurd. 

The plaintiff.’ representative said he thought the defendant was 
making a mistak». The period referred to was six weeks, not two 
days. . 

The DEFENDANT said he was going by the plaintiffs men's own 
entries. 

Judge RENTOUL said it was certainly a very big and a very extra- 
ordinary jump He did not know how the plaintiffs could insist on 
their demand when they chauged the meter themselves. They had 
admitted that something apparently was wrong. Mistakes would 
occur. The other day a man left on the electric light in a set of 
chambers in the Temple for three days, day and night. That sort 
of thing would account for something in the bill. 

The DEFENDANT assured the Court that there had been nothing of 
that kindin his case. He never burned the light after 5 o'clock, 
and it was generally only one light. 'There had been a complete 
rebellion in Mansion House Chambers against the plaintiff com- 
pany's charges. The whole place—and there were 600 rooms— was 
up in arms, aud the Charing Cross Co. were invited to come in. The 
plaintiffs had had to moderate their terms accordiogly. 

The plaintiffs’ representative said he desired to add that in the 
meter with which the defendant was supplied, there was a well- 
known difliculty to contend with. The defendant was rather 
economical in his consumption of the light, and when only one or 
two liehts were going the meter sometimes failed to act. The 
plaintiffs felt that they had a claim for previous under charges, 
aud tbat the change iu meter had put the account right. 

The DEFENDANT: There was nothing wrong with the other 
meters. 

Judge RENTOUL did not see how he could assist the plaintiffs. 
‘The plaintiff company could not sustain their claim in the face of 
the evidence. Common sense would be outraged if he were to 
allow it. He had heard of a man who by blowing in the gas meter 
always proved that the company owed him money instead of him 
owing them any. That did not apply in this case. There must be 
judgment for the defendant, with costs. 


ELECTRIC Ratways Co., LTD. i 


Mr. Justice Byrne on Tuesday last made a compulsory order 
winding up this company on the unopposed petition of Nepean, 
Fyers and another, Mr. Eve, K.C., appeared for the petitioners. 


ELECTROMOTION CORPORATION, LTD. 


THE petition of E. M. B. Donisthorpe and another was directed by 
Mr. Justice Byrne to stand over until the first petition day after 
December 17th, counsel stating that the parties were negotiating for 
a settlement. His Lordship said that when the petition came on 
it would have to be disposed of. 
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Егествс Ілантіха Boarps (British ManuFacturina Co.), Lr». 


Ox the petition of De Grelle, Houdret & Co. and others, Mr. 
Justice Byrne on Tuesday last made an order winding up this com- 
peny under the supervision of the Court. 

Mr. T. TERRELL, K.C., said it had been arranged to take this 
order subject to the sanction of the Court, aud it was proposed to 
appoint Mr. Keyser to act as joint liquidator with the present 
liquidator. The assets amounted to £18,000, and there were said to 
be assets for the debenture holders, but these debentures were dis- 
puted. There was going to be a reconstruction of the company. 


Mr. CLARE, M.P., on behalf of creditors for £2,000, assented to 
the order. 


Bow, McLacnrax & Co. v, Остін Surrg, MoMILLAN & Co. 


In the Court of Appeal on Wednesday, the Master of the Rolls and 
Lord Justices Romer and Mathew gave judgment in the case of 
Bow, McLachlan & Co. v. Dutilh Smith, McMillan & Co. The appeal 
was by plaintiffs from a decision of Mr. Justice Jelf in Chambers 
staying the action, and allowing the case to go to arbitration. The 
short facts were these:—The plaintiffs are electrical engineers, 
carrying on business in Glasgow, and the defendants 
are a firm of electrical engineers, who had a contract 
with the Southend Corporation for the installation of the elec- 
trical tramway system in that town. They sublet the engineering 
part of the contract to the plaintiffs, the total amount of which sub- 
contract was about £8000. The claim in the action was for about 
£3,000, the balance alleged to be due under the sub-contract 
from the defendants, and £900. for extras. The defendants, 
by a counterclaim, sought from the plaintiffs £3,500. It 
appeared under the contract between the defendants and the 
Southend Corporation, that any dispute arising between the 
parties, was to be referred to the arbitration of the Southend 
Corporation burgh engineer, Mr. Fidler, and the sub-contract 
between the parties contained an exactly similar clause. 
Mr. Justice Jelf in view of this, on the application 
of the defendants, stayed the action started by the 
plaintiffs, and referred the matter to the arbitration of Mr. 
Fidler. The plaintiff appealed from this decision on the ground 
that Mr. Fidler's interests were so fully mixed up in the dispute 
that he could not approach the matter with а sufficiently open mind 
to give an unbiassed decision upon it. The dispu'e had reference to 
the supplying by the plaintiffs of two eng es, each capable 
of producing 200 Kw. of electricity, and a third gine of 125 kw. 
These engines did not pass the testa of Mr. Fidler, iud he made the 
defendants substitute a new engine for one of the engines supplied 
by plaintiffs, and made them repair two of the other engines, the 
amount of this contract being the amount of the counterclaim for 
£3,500. Plaintiffs alleged that if anything was wrong with the 
machinery, it was the boilers, which the burgh engineer himself 
supplied, and that, in the circumstances, he was not the proper 
person to arbitrate on the matter. 

The Master OF THE ROLLs, in giving judgment, said that it 
seemed to him that there was no reason to anticipate that Mr. Fidler 
would not honestly act between the parties in his position as 
arbitrator. The appeal would be dismissed with costs. 

Lord Justices Romer and MaATHEW concurred. 

On the application of Mr. Нлмптох, K.C., who appeared for the 
plaintiffs, their Lordships stayed the proceedings under the arbitra- 
tion for & week, to enable the plaintiffs to consider whether they 
would not appeal to the House of Lords. 


BUSINESS NOTES. 


New Chronograph,—Messrs. Chamberlain & Hookham, 
Ltd., of Birmingham, are introducing to the trade a special testing 
chronograph for testing the accuracy of meters. It has a stop 
action, is easily read, and is claimed to maintain its reliability for 
many years. It has a German silver case, and one revolution of the 
large hand records 30 seconds, each second being divided into 
tenths. The small dial records each complete revolution of the 
seconds hand up to 120, or 60 minutes in all An illustrated list 
will be sent on application. 


Correspondence Tuition.—We are informed that Mr. 
J. B. Reid, of 19, Lincoln Grove, C.-on-M., Manchester, has at his 
disposal a free scholarship in the “American School of Corre- 


spondence ;” application should be made to him at the above 
address. 


Books Received.—‘ Factory Accounts,” by E. Garcke 
and J. M. Fells. London: Crosby Lockwood & Son. 1902. 
78. 6d. 

“Guide de lImmigrant au Péron.” Published by order of 
M. E. Larrabure y Unanue, Minister of Agriculture and Public 
Travel, Lima. 1902. 

“ Report on the Engineering Trades of South Africa,” by Ben. Н. 
Mergan. London: P. S. King & Son. 1902. 15s. net. 


Düsseldorf Exhibition,—Elmore's German and Austro- 
Hungarian Metal Co., Ltd., have received a gold medal, the highest 
award, for their exhibit at Düsseldorf Exhibition. In addition to 
the Exhibition gold medal they have been awarded one of the great 
golden State medals, a special award made by the German Govern- 


ment in recognition of the company’s achievements apart from its 
mere exhibit. 


Electrical Wares Exported, 
WEEK ENDING Nov. 12TH, 1901. WEEK ENDING Nov. 11тн, 1902. 


1 


Aden. 'Teleg. cable Value £87,960 Adelaide Value £88 
Amsterdam.. T $a e 20 Alexandria. v „ 140 
Auckland .. 24 ET bs 66 Amsterdam.. vi PM oA 40 
Bombay os - аа .. 582 Bombay oe ee Mm 
Brisbane  .. is xà as 29 уз Teleg. mat. . M 
Buenos Ayres 2% a .. 783 Buevos Ayres. Teleg. mat. 894 
i Teleg. mat. .. 613 Calcutta  .. ss a ,. 684 

i Teleg. wire . 268 Cape Town .. ES se eo 462 
Calcutta Fe. i . 1,157 5 Teleg. cable. 45 
" Teleg. wire. ex FO r Teleg. mat. 4,607 
Cape Town .. v „„ BAD Durban "^ T ^ æ> 1381 
Christiania. Teleg. wire e 76 "  'ÜTeleg. mat.  .. 6,629 
Colombo Pu x s 22 East London ae ae 80 
Copenhagen. Teleg. wire . 169 Fremantle .. ES 810 
Demerara .. e x у 10 Genoa. Teleg. mat, „ 112 
Durban ee «а е5 .. 606 Gibraltar. T га s» Tt 
East London is i єз 10 Hamburg .. ss at .. 805 
Gothenburg.. es oe ee 431 Launceston .. ee a 42 
La Plata. Teleg. mat. es 1б Libau. Elec. motor. 3995 
Launceston . "m a .. 185 , Malta. Teleg. instruments .. 750 
Lyttleton. Teleg. mat... es 251 Melbourne. oe T . 146 
Penang. Teleg. cable... . Mm Nagasaki .. 805 vis .. 619 
Port Chalmers ,„. Vs EET 70 " Teleg. cable. .. 198 
Rosario oe oe ee ee 74 Perth.. oe ow ae oe 79 
Bt. Petersburg .. T 52 Port Elizabeth ..  .. . 255 
Shanghai ЧА ©» .. 177 B Teleg. mat.. 786 
Singapore e rà e 1485 Rio de Janeiro .. vs . 19M 
Sydney vs $a 8. .. 0 T" Teleg. mat, .. 1,997 
Trinidad . "5 - ee 200 Shanghai is "m eo 661 
Wellington oe oe os ae 76 Sydney ee ee ee ee 650 
Yokohama .. os ae 5e B4 Teneriffe. Teleg. cable, . . 6,900 
Wellington oe ee oe ee 813 

| Yckohama os ee oe 0 0 194 

Total  .. 496,276 Total .. £28,209 


Foreign Goods Transhipped. 


Cape Town. Elec.mebnry. Value £4,000 
Stockholm. Elec. apparatus. 50 
Sydney. Elec. lamps. .. 


ve 


— — 


| Total ae . £4,098 


Trade Announcements.—The Birmingham Electrical 
Fittings Co., of Coleshill Street Electrical Works, Birmingham, 
have taken into partnership Mr. Percival West, and they will 
continue to carry on the business in the same name, with works and 
offices at the same address. Mr. West has during the past seven 
years had practical experience in electrical aud mechanical works 
in this country, and las been in America for some years, The 
company are now considerably extending their plant and machinery 
во as to embrace all kinds of electrical appliances and accessories, 
at the same time continuing their specialities of main switches, 
switchboards and fuseboarde, in“ luding the "'Johoson Patent” 
board of which they hold the sole license to manufucture. 

The report of the breakdown in the works of Messrs. Fairbairn 
Lawson Combe Barbour, Ltd., is said to have been somewhat ex- 
aggerated. Only the textile machinery department has been stopped, 
and this is expected to be in full working order by the time these 
lines appear in print. The engineering department was nof 
interfered with in any way, and work is being carried on as usual. 

Messrs. L. B.and C. W. Atkinson,of Cardiff, state that the continued 
growth of the demand for their patent dead-beat ammeters and 
voltmeters bas made it undesirable that these instruments should 
continue to be made in a department only of their experimental 
laboratories. They have therefore arranged for the acquirement of 
the sole rights of manufacture by Messrs. Lionel Robinson & Co., of 
Salem Road, Moscow Road, London, W., who already make 
the Addcnbrooke electrostatic testing sets, and they have 
taken over the special tools and plant which had been 
designed and made for the manufacture of tke Atkinson 
instruments. Messrs. Robinson have already made arrangements 
for improving the instrument in several important details. 
The bracket fixing the instrument to the switchboard will be made 
much more rigid, and present a larger base for fixing; inter 
mediate ranges will be made in order to meet the wishes of 
customers. 

Messrs. T. Bolton & Sons’ recent notice respecting the removal 
of their chief oftices from Broad Street Metal Works, Birmingham, 
to Widnes, has been understood by some to say that the works 
have also been removed there. We are asked to point out, how- 
ever, that the manufacturing is carried on at Birmingham as usual, 
and orders should be sent there direct as before, but all remit- 
tances to the Widnes office. 

Messrs. Ashmore, Benson, Pease & Co, Ltd., have appointed Mr. 
J. Gray, of 19, Waterloo Street, Glasgow, as their agent for Scotland, 
for the A. B. P. accumulators. 

Messrs. Rouch, Lambert & Penny have removed from 6, St. 


Stephen Street, to 1, Quay Head, Bristol. The works are at 15a, 
Small Street, in the same city. 


Dissolutions and Liquidations.—A petition for wind- 
ing up the New Imperial Electric Lamp Co., presented by the 
Disconto Maatschappij, of Rotterdam, is to be heard in London on 
November 18tb. 

A meeting of the Electric Fog Signal Syndicate will be held at 
1, Queen Street, Cheapside, E.C., on December 10th to hearan 
account of the winding up by the liquidator, Mr. G. H. Carter. 

The Unbreakable Pulley and Mill Gearing Co., Ltd., is winding 
up voluntarily for the purposes of reconstruction, with Mr. F. 


Murgatroyd, of Manchester, as liquidator. The new company will 
have the same name as the old. 


Works Club.—A works club has been formed in con- 
nection with the Reason Manufacturing Co., Ltd., Brighton. 
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Boddington v. the Clayton Engineering and Elec- 
trical Construction Co., Ltd.—Before Mr. Justice Swinfeu 
Eady in the Chancery Division on Saturday, Mr. Sargent moved for 
judgment in this debenture holders’ action on the admissions in the 


zu defences of certain of the defendants, and the non-delivery of 


defences by the others. The defendants, Joseph Byrne, Joseph 
Benson, and Reginald Le Neve Foster, had not put in defences, but 
the company, by their liquidator, and two other defendants had. 
The plaintiff was the holder of 3,000 out of a total issue of 20,000 
debentures, and there was a number of subsequent incumbrances. 
The company had gone into voluntary liquidation, and a receiver 
and manager had been appointed, and he took it that the 
plaintif was entitled to the usual judgment; the defence that had 
been put in only raising questions of priority as between second, 
third and fourth debentures. His Lordship gave judgment 
accordingly, and directed an inquiry into the questions of priority. 


Annual Dinner.—The first annual dinner of the 
employ és of the British Electric Plant Co., Ltd., Alloa, was held on 
Friday evening last. Mr. Lander presided, and about 70 sat down 
to dinner. The toast of the evening, that of The British Electric 
Plant Co., Ltd.," was proposed by Mr. Robson, foreman draughte- 
man, and Mr. Lander responded. 


Feed Water Filters.—In connection with the Brussels 
new power station, the contract for the feed water filtera has been 
placed with the “ Rankine” Patent Feed Water Filter Co., Ltd., of 
Liverpool. Two filters, compound double-filtration type, are 
to be installed, each capable of dealing with 60 cubic metres 
of feed water per hour. The “ Rankine " filters are being fitted at 
the Borough of Bt. Pancras Electricity Works, also at Crewe, 
Heckmondwike, Reading, Pontypridd station of the South Wales 
Electric Power Distribution Co., Ltd., and otber Corporation elec 
tricity works. 

Nernst Lamps.—In connection with a notice which ha: 
recently appeared warning users against infringemente, Mr. Braulik 
notifies that he has made special agreements, under which he is 
prepared to supply the trade with these lamps, and to guarantee 
purchasers against infringement. 


New Grip Contact Switeh.—In the switches which are 
shown in the accompanying illustrations, the switch blades are 
gripped on to the contacts by means of a toggle gripping arrange- 
ment, which is operated by a continued motion of the switch handle 
afterthe switch blades have reached their position on the contacta. 
On opening the circuit the first movement operates the toggle and 
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GRIP Contact Switca: OPEN. 


$ heres the pressure on the contacts; at the same time a trigger 
Ri 2 : and the switch arm flies off, moving over the contacts with 
us E Мо pressure. This arrangement ensures а quick cer- 
aad te cos The blades cannot stick on the contacts even if burnt, 
sufficie putting the switch on and off the light rubbing pressure is 
PIS to keep the contacte clean. The main circuit-bresking 
dee „ with an auxiliary switch interlocked so that the 
Abril is closed. first, then the circuit completed through the 
айу "uid switch, leaving the main switch quite free to be opened by 
until MEE IS device. The auxiliary switch cannot be openec. 

т the main switch has been opened. The switch is well 
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adapted for generator or power circuits, and can be used as a hand- 
operated switch as well as an automatic switch. The automatic 
device on the overload or maximum switches presents several novel 
features. It is claimed to ensure absence of friction immediately 
the armature has started to move, and power is secured at the end 


of the armature movement very greatly in excess of that required to 
lift the latch to open the switch, so that failure in this particular 
seems absolutely impossible. The standard patterns are being made 
to open circuits up to 500 volts forall currents up to 2,000 amperes, 
and they are made in the following types and combinations :— 
Overload or maximum current, minimum current, reversed current, 
maximum and reversed combined, or maximum and minimum 
combined. Messrs. Dorman & Smith, of Salford, are the manu- 
facturers. 


Catalogues and Lists.—Mxssns. J. W. Gray & Son, 
of 115, Leadenhall Street, E.C., have sent us & pamphlet of about 


40 paves, in which a paper оп Scientific Protection," by Alfred 


Hands, is printed. It is called a guide to the proper x) ee babe 
of lightning conductors,” and Messrs. Gray include some details of 
their lightning conductor work extending over the last balf of a 
century. 

Messrs. Ногрих & Brooxs, Lrp., of Manchester, have issued а 
new catalogue (List 1), giving revised prices for their specialities 
for steam-power planta. 


ELECTRIC LIGHT AND POWER NOTES. 


Barnstaple.—The T.C. has been served with a writ at 
the instance of a ratepayer, who objects to the Corporation wiring 
houses for the electric light, or supplying lamps to houses in the 
borough. The writ was granted in the High Court of Justice on 
the ground that these powers are in excess of those granted in the 
E.L. order. The course of events will be watched by electrical 
contractors with the keenest interest. 


Batley.—The note headed ** Bexley” in our last issue 
should have been printed “ Batley.” 


Bristol.—At the City Council on Monday last Alderman 
George Pearson, the chairman of the Electrical Committee, brought 
forward a report recommending that, in order to deal with increasing 
business, provision be made for the further equipment of the ex- 
ternal system at а cost of £73,550, for which it was recommended that 
application to borrow should be made to the L.G.B. The Alderman 
explained how the amount was made up :— £5,500 was for new 
trank mains to connect the Avonbank station with the older and 
more central station at Templeback ; £10,700 was needed for low 
pressure distributing mains, of which about 10 miles additional 
were to be provided. For the last three years the average exten- 
sion had been six miles a year, and there were now about 150 miles 
of mains laid. £15,000 was for private alternating-current feeders 
to eut-stations, This meant 24 miles additional. In the last two 
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years 17 miles had boen laid. For the power load £12,000 was 15 
be spent. Growth in this department was rapid. In 1897 there 


was only 3 H.P. connected; in March, 1902, the H.P, was 785; now 


it was about 1,000, and there was 300 н.р. more awaiting connection. 
The Committee proposed that 11 miles more cable be laid. ‘They 
also wanted for that work low pressure feeders, which would cost 
£15,500. "They had laid since March 6 miles of power cable. 
House connections to lik up 800 customers would absorb 412.000. 
In the last two years they had linked up 575 customers; these 
external schemes were all based on the idea that they would meet 
the business for three years to come. The balance of the account 
was for transformers. They had 55 transformer chambers, and 
added about seven a year. Alderman Pearson said it might be 
asked, was this expectation of increased business justified ? He 
had no doubt it was; indeed, the growth promised to be still more 
rapid than in the past. Answering questions from councillors who 
wished to see extensions of mains to other districts, the Alderman said 
that if the Committee could go in for a large system of cable laying, 
he had no doubt that in a year or two there would be a good business 
resulting, but as it was they bad to attempt to pay their way year 
by year, and therefore had to look for a prospect of speedy return 
for their outlay. The report was unanimously approved. 


Brighton.—<An arrangement has been arrived at between 
the Lighting and Tramways Committees of the T.C. that the charge 
for electricity supplied for tramway purposes sball be 1 5d. per 
unit. 


Brixham.— The U. D. C. has consented to the Dartmouth 
Electric Supply Co. laying cables across the Dart and lighting a 
portion of the Kingswear district. 

The arrangements with Messrs. Crompton & Со. as to the 
establishment of electricity works are practically complete. 


Broom.— The P.C. has decided to light the Anton Stile 
and Aldin Grange Terrace portions of the parish by electricity. 


Chestertield.—The T.C. on Monday decided to instal at 
the electricity works another 200-x w. dynamo and other plant, and 
to reduce the price of energy from 7d. to 6d. per unit for lighting 
purposes. 

Clacton-on-Sea—On November 5th the L. D. C. 
resolved to apply to the L.G.B. for a loan of £15,925 for the pro- 
vision of electricity works. | 


Clyde Valley. Power Scheme. We understand that 
progress is being made by the one great power undertaking north of 
the Tweed—the Clyde Valley scheme, which obtained Parliamentary 
powers last year. This scheme will operate over a total area of 
some 700 sq. miles, supplying the district, which may be described 
as tbe kernel of industrial Scotland, by means of three generating 
stations situated at Motherwell, Yoker and Crookston. Tre Mother- 


‘well station is to occupy a 20-acre site adjoining the River Clyde, 
and in the very heart of the Lanarkshire coalfields; the Voker 


station will also be on the Clyde, and is close to a very arge number 
of shipbuilding yarde, docks, &c., so it will be seen that these two 
stations are in every way admirably situated. The third station, at 
Crookston, on the other side of the Clyde, will eventually be of 
5,000 Kw. capacity, as compared with 10,000 Kw. each for the other 
two, but as the company is enabled to run mains across the river, it 
will not be necessary to proceed with it for awhile. The Mother- 
well and Yoker stations, however, are to be pushed on at once; 
preliminary installations of 4,000 Kw. are to be put down in each. 
The contract for the plant, with the necessary distributing cables 
and sub-stations, has been secured by the British Westinghouse 
Electric and Manufacturing Co., of London and Manchester, and 
the cost will be about £500,000. The power equipment will con- 
sist of Westinghouse vertical low-speed steam engines of 2,500 H.P., 
direct-coupled to Westinghouse three-phase alternators of 1,500 Kw. 
capacity each. The distribution system will be three-phase 
throughout, and the company intends to hire out three-phase 
induction motors to those consumers who. do not care to incur the 
primary cost of a motor installation. 

Owing to the large size of the units and the high “diversity 
factor,” it is expected that the coal consumption will be kept down 


to 14 lbs. per H.P.-bour, and so energy will be supplied at 14d. per 


unit, or less, It is expected that these two stations will be in operation 
about April, 1904. Current is to be supplied mainly for power and 
traction purposes; consumers may also apply it for lighting pro- 
vided the energy required for the latter purpose is not above 20 per 
cent. of the total. The authorised area of distribution contains 
upwards of a thousand works of all kinds, as coal-pits, iron and 
steel works, shipbuilding yards, wharves, &c., and it speaks well for 
the prospects of the company that promises of support have already 
been received from a large proportion of thete. Indeed, we may say 
that the promoters of the company represent the great industries of 
the Glasgow neighbourhood to an extent which shows plainly that 
the need of some such scheme was urgently felt. As is usual, con- 
siderable opposition was encountered from municipalities, and in 
consequence Glasgow, Govan, Partick, Paisley and Hamilton were 
left out of the Bill, the authorities not desiring that a company 
should step in where they might wish to tread themselves. 

In view of the recent decision of the Glasgow and South- 
Western Railway with respect to its suburban traffic, it is becoming 
evident that, if the network of suburban railways in and around 
Glasgow is to be retained at all, it must be operated electrically, 
and thus it is likely in the near future that a very large amount of 
power will be sold to the various railway companies, as well as to 
the tramways which are extending further and further out from the 
city. The engineers of the company are Messrs. Strain & Robert- 


son, West George Street, Glasgow, and Mr. James Mackenzie, 


writer, of Glasgow, is secretary. Mr. Norman A. Thompson, 53 
Bothwell Street, Glasgow, has been appointed manager. | 


Derby.—At the special meeting of the T.C.. on Monday 
the E.L. Committee submitted an estimate of the expenditure on 
capital account for the six months ending March :3lst next 
amounting to £3,500. This included £1,000 for mains, £1,500 for 
motors, £400 for transformers, £400 for meters, and £200 for sun- 


.dries ; and the Committee applied to the Council to grant this sum. 


Mr. A. Butterworth, J.P. (chairman of the Committee), in moving 
the adoption of the report, said that the working of the electric 
lighting concern had involved an apparent loss of £2,514 during the 


.past year. Atthe time the present Committee took over the works 


the machinery for producing the energy was very inadequate, but 
the old system had been superseded ; whereas they started with a 
unit of 50 H.P., they had changed it to 1,000. A number of small 
engines had been superseded by a smaller number of large engines, 
and a loss was entailed thereby. The Committee hoped that a cop- 
siderable saving would be made in the future by means of 
mechanical appliances. The coal-saving appliance had resulted in 
a saving of £600 in the first six months of the year, and it was 
anticipated that the reduction of the coal expenses would save some- 
thing like £1,000. Then they hoped to reduce the loss by means 
of increased receipts, and if the present rate of increase in their 
receipts was maintained, they would be close upon £3,000. Then 
they would be able to wipe out the debt and leave £1,500 to meet 
any other expenses that might occur. Mr. W. B. Robotham stated 
that the borough accountant had expressed the opinion that the 
amount allowed for depreciation was insufficient, and on the other 
hand, tbe engineer said he had been carefully considering whether 
the high pressure alterrating system was the most economical for 
the varied requirements of the town; he surmised that the engi- 
neer was of opinion that a considerable economy would be made by 
converting the centre of the town to the direct-current system. 
Under the circumstances, he thought it would be advisable for the 
Committee to obtain the advice of an expert on the matter. Mr. W. 
Hart (chairman of the Finance Committee) thought that not only 
the Electric Light Committee, but the Tramways Committee, should 
consult an expert. In the end tbe report was adopted, and the 
Committee granted the £3,500 asked for. | 


Dorking.—The Leatherhead Electricity Supply Co. has 
given notice to the U.D.C. of its intention to apply to the B. of T. 
fora prov. order to supply Dorking, and to repeal the Dorking 
E.L. Order of 1897. This looks like business! 


prauce. The Proceedings of the Société Internationale 
des Electriciens, of France, give a description of a power transmis- 
sion installation at Champs, about 11 miles from Grenoble. The 
Société Hydro-Electriaue de Fure & Morge supplies electricity for 
lighting and power purposes to a number of factories situated in 
the valleys of the two rivers from which the company takes its 
name. The water-power is taken from the River Drac, a tributary 
of the Iecre: it has a fall of about 21 ft. per mile. The flow varies 
from 7,000 cub. ft. at low water to 42,000 ft. at high water, but the 
mean flow is 11,000 cub. ft. The conduit is built in the form of a 
tube, 130 in. in diameter and 3 miles long.. The first 14 miles of 
the tube is made of armoured concrete, while there mainder con- 
sists of a steel tube. Tbe power bouse is 144 ft. x 40 ft., and con- 
tains five sets of turbo-alternators of 1,350 H.P. each. The turbines 
were supplied by Neyret-Brennier, of Grenoble, and operate at a 
speed of 300 revolutions per minute. The alternators, which are of 
the rotating-field type, deliver three-phase current at 50 cycles per 
second, and at a pressure of 3,000 volts. The two exciter sets 
deliver current at a pressure of 110 volts. There are five step-up 
transformers, each of a capacity of 1,150 kilovolt-amperes, raising 
the pressure to 15,000 and 26,000 volts. The principal transmission 
line is 22 miles in length, and consists of six wires 00108 in. in 
diameter. The 26,000-volt current is distributed to 11 sub-stations, 
which reduce the pressure to 2,000 or 1,000 volts, according to the 
locality. Bome of the consumers take the current at a pressure of 
1,000 volts, but the majority prefer to reduce the pressure to 120 
volts by means of transformers supplied by the company. The 
efficiency of the turbines is 76 per cent. ; alternators, 94 per cent. ; 
transformere, 97 per cent.; principal high pressure transmission line, 
94 per cent; low pressure line, 90 per cent. This gives a total 
efliciency of 58 per cent. of the water-power. Of the 4,176 ЕР. of 
electrical power available, 3,300 H.P. has been assigned to consumers 
for 30 years. The entire equipment of the generating station was 
supplied by Messrs. Brown, Boveri & Co., of Baden. 


llammersmith. In his annual report to the Borough 
Council, the electrical engineer, Mr. G. G. Bell, states that the total 
revenue from private lighting was £17,826 15s.—an increase 0 
£3,472 15s. 3d. on the previous year. For public lighting £3,888 
78. 2d. was received—an increase of £187 78. 7d. A complete 
arrangement for utilising the Thames water for condensing purpose 
at the electricity works has been provided, and the electric lighting 
mains have been extended to Willesden Junction. 


Horley.—Reigate R.D.C. on November hth decided to 
consent to the application by Messrs. Marshall, H. Bennett and 
Robert C. Quin for a prov. order to supply electricity to the parish 
of Horley. 


Kimberley (S. A.).— The T.C., at a meeting on the 
15th ult., discussed an offer from the De Beers Co. to supply elec- 
trical energy to the town. The borough electrical engineer an 
Long, of Cape Town, advised that the offer should be declined. It 
was decided to act upon this advice, to continue the munici 
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lighting scheme, and to expend £17,000 forthwith upon an enlarge 
ment of tbe plant. It was reported that since March last the 
Council had wiped off a loss of £1,300, and made a profit of £200. 


Knutsford.— The U.D.C.’s E.L. order having expired, 
it bas been decided to apply for its renewal, on the ground that it 
might possibly be a valuable asset for the town. 


London,—CAMBERWELL.—The London Electric Supply 
Corporation is applying for a prov. order in this district. 

HacksEY.—The E.L. Committee of the Borough Council decided 
this week, owing to the rapidly increasing demand for electric 
lighting and power, that one 1,500-xw. steam dynamo be provided 
at a cost, including foundations, condenser, pipework and cable 
connections, of £25,500. Work in connection with the extension 
of distributors to the amount of £900 was sanctioned. It was resolved 
to adopt prepayment meters for small consumers, the charge to be 
44d. per unit, to cover meter rent. 


Lye and Wollescote,—The clerk of the U. D.C. has 
received from the B. of T. a letter stating that the Board may 
consider the expediency of delaying the revocation of the prov. 
order for one year. 


Lowestoft.—At the meeting of the T.C. on Monday, 
an intimation was received from the Mutford and Nothingland 
R. D.C. that the latter body inteuded to apply to the B. of T. for a 
prov. order to supply electricity to the following parishes:— 
Ashby, Barnby, Belton, Blundeston, Bradwell, Burgh Castle, 
Carlton Colville, Corton, Flixton, Fritton, Gisleham, Gunton, 
Herringfleet, Hopton, Kessingland, Lound, Mutford, Oulton, Pake- 
field, Rushmere and Somerleyton. This is an interesting announce- 
ment; several R.D.C.'s have obtained prov. orders, but not much 
has been done with them as yet. 


Ludlow.—The T.C. has declined to accept the scheme of 
the Silvertown Co. for lighting the town and destroying the 
refuse, as the latter alone would cost £500 a year. As other 
companies have offered to submit schemes, the E.L. Committee 
has been deputed to consider them and to report. 


Lynn.—In order to comply with requests for the supply 
of electricity outside the town, the T.C. on Monday decided to 
apply to the B. of T. for a license to supply outside the borough 
boundary. It was also decided to extend the mains to the dock, and 
to develop installation work with the object of encouraging the use 
of electricity. 


Malvern.—The U. D.C., on the advice of Mr. J. H. 
Crowther, engineer of the Wallasey scheme, has decided to carry 
out a scheme for electric lighting at an estimated cost of 
£14,500, this sum including the cost of a refuse destructor. 


Maesteg.— The U. D.C. is applying for a prov. order. 


Notice appeared in the London Gazette on November 7th. 


Mangotsfield.—The Parochial Committee has instructed 
the clerk to take the necessary steps for procuring a prov. order 
authorising the establishment of E.L. works. 


Marlow.—On behalf of a London syndicate, Messrs. 
Roberts & Co. have asked the U.D.C. to consent to an application for 
a prov. order to supply electricity to the town. 


Mines Drainage.—Col. J. B. Cochrane, at the meeting 
last week of the South Staffordshire Mines Drainage Commissioners, 
stated that it was hoped shortly to place an experimental electrical 
pump at Ocker Hill for dealing with the surface water. The 


‘Commissioners, it was added, were anxious to see the result, as there 


were several sites prepared for electrical pumps in low-lying areas. 


"They were convinced of the importance of bringiug the pumpin 


plant up to date by putting down electrical apparatus. 


New Malden.—Mr. Compton has asked the U. D. C. to 
consent to his supplying his neighbours with electricity for lighting 
from his private installation. When the matter was considered on 
November 5th, the clerk said he took it that the Council did not 
wish to forbid the request, but did not wish to take any responsi- 
bility in the matter. A member said the Council had no prov. 
order, and had no right of.supply. Therefore, he took it that if 


Mr. Compton wished to supply his next door neighbour he could. 


The Clerk: If he supplies his neighbours he becomes an undertaker 
under the Act, and he must have a prov. order. Eventually it was 
decided to defer the matter until further inquiries had been made 
—a very reasonable decision, seeing that no one, save the one 
member mentioned, seemed to have any idea of the rights of the 
case. It may be interesting to the Council to learn that Mr. 
Compton has a perfect right to do as he pleases in the matter, pro- 
vided that he does not interfere with the streets. 


Newport (Mon.).—In altering the central parts of the 
supply area from alternating to direct current, the County Council 
18 bearing the cost of alterations to the fittings of consumers. The 
voltage will be raised from 100 to 230,and in consequence new 
lamps will be necessary at the cost of the Council. 

On January 1st next a new scale of charges for the supply of elec- 
tricity will be brought into use by the N ewport Corporation. From 
that date electrical energy will be supplied for lighting purposes to 
dwelling houses and places of worship at 5d. per unit, and for 
shops, theatres, public houses, offices, hospitals and general build- 
ings from 54d. per unit for the first 2,000 unite, to 3d. for the sixth 
2,000 units. Consumers entering into a contract for & minimum 


quantity of 16,000 units per annum, 3d. per unit net. Power con- 
sumers using not less than a given amount of energy for power will 
be supplied with energy for lighting purposes at special rates, 
from 4d. per unit net if they use not less than 8,000 units for power, 
to 2d. per unit for not less than 50,000 units. It is estimated that 
on the present basis of demand the adoption of these rates will 
result in a decrease of about £600 per annum in the receipts, but 
also that the increased demand will much more than make up that 
amount in the first fall year. 


Newry.—Messrs. Н. Thomson & Co. propose to erect в 
turbine house and plant on a weir on the Newry river, for the 
utilisation of the water-power at that point for the purpose of 
generating electricity. 


Northfleet.—A dispute has arisen between the U. D. C. 
and the tramway company relative to the lighting of the tram depot. 
The company contends that it is entitled to light the деро with 
energy supplied by the Council for lighting and propelling the 
tramcars. The Council, holding a different opinion, has asked the 
B. of T. if the tramway company's use of electricity is lawful, and 
the Board has replied, stating that the point raised is a legal one, 
on which it has no authority to advise. 


Pontypridd and Rhondda Valley.—The South Wales 
Electrical Power Distribution Co. are now commencing to run their 
Rhondda mains from Pontypridd to Wattstown and Liwynpia, in 
the two Rhondda Valleys, and power is to be taken from the com- 


pany's mains for an electric pumping and hauling equipment at 


the United National Colliery Co.’s pit at Wattstown. 


Royton and Crompton,—The U. D. Cs. are negotiating 
with Oldham Corporation with the object of securing electric light 
and tramways for the districts. As an alternative it is suggested 
that Royton U.D.C. should construct and work the Crompton 
electric tramways on terms to be agreed upon. 


Rugby,—A short time ago the U. . C. agreed to adopt a 
scheme for the supply of electric light to the town. The school 
authorities had decided to cease manufacturing their own light and 
to accept a supply from the Council. They have since advised the 
Council that they have decided to continue their own supply. The 
Council is now considering what effect this decision will have upon 
its undertaking. i 


Runcorn.—The U.D.C. has decided to apply to the 
B. of T. to extend the period for carrying out the electric light 
order of 1899. 


Sault Ste. Marie (U.S.A.).—On October 25th, at 
Sault Ste. Marie, Mich., the new power canal of the Consolidated 


Lake Superior Co. was officially opened, to the accompaniment of a 


combined civic and military parade of 10,000 persons. This com- 
pany already controls a power canal of 20,000 н.р. on the Canadian 
side of the St. Mary's River, which connects Lakes Huron and 
Superior. The new canal is on the Michigan side, and provides for 
no less than 60,000 H.P., which will be used for generating elec- 
tricity for industrial purposes in the vicinity. The channel is over 
23 miles long, passing through the heart of the city. At its entrance 
it is 950 ft. wide, but after 2,900 ft. it narrows to a width of 220 ft., 
where the sluices are placed. Four years have been occupied in 
the construction, and the total cost has been about $4,000,000. 


"^ Shoreham.— The U.D.C. has informed Brighton Cor- 


poration that it is not averse to the latter body obtaining powers to 
supply the town with electricity for lighting purposes in bulk or 
otherwise, but in the absence of definite information as to the 
probable cost of energy, it declines to form any decision in the 
matter. | 


Southampton.—At a L. G. B. inquiry last week in respect 
to the application of the T.C. to borrow £2,162 for the purpose of 
supplying electrical energy, and £4,315 in connection with the 
electricity station buildings, the town clerk explained that the first 
application related wholly to feeders to the tramways. A ratepayer 
remarked that the public were anxious that the trading accounts of 
the electricity department should be properly audited, whereas it 
appeared from a recent discussion in the Council that the auditors 
were limited in their audit. The town clerk said there was no 
question of their being limited, and they had the whole of the books 
required by the Act of Parliament available. The Corporation was 
going to put a clause ina Bill to get a Government auditor. 


Spain.—The provincial authorities of Huesca have 
granted a concession to La Sociedad Teledinamica del Gallego to 
put down a plant to utilise the water power of the River Gallego, at 
Jarabella, in the generation of electrical energy for lighting and 


power purposes, 
Stroud.—The U. D. C. on November 5th decided to apply 


for a prov. order for electric lighting. 


Swindon.—The L.G.B. has authorised the raising of a 
loan for the installation of electric light at the Workhouse, at a cost 


not exceeding £1,900. 


Tacoma (C. S. A.).— The Snoqualmie Falls and White 
River Co. was incorporated on October 24th, with a capital of 
$2,000,000. The company, of which Mr. Charles H. Baker is the 
controlling spirit, is substantially that which harnessed the 
Snoqualmie Falls several years ago, and it will now establish an 


immense power station at Summer, nine miles from Tacoma, where 
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it is estimated that water-power to the equivalent of 12,500 H. P. is 
available by diverting part of the flow of the White River into 
Lake Taps. The company proposes to transmit electric power to 
the cities and towns between the Canadian frontier and Portland, 
Oregon, wbile the existing Snoqualmie plant will be able to 


supply Seattle, Everett, and the north-west of the State of Wash- 
ington. 


Tadcaster.— The Tadcaster Electricity Co. has given 
notice of its intention to apply to the Board of Trade for leave to 


extend its undertaking to Braenham, Boston Spa, Clifford and 
Thorpatch. 


Tottenham,—The D.C. on Tuesday last week con- 
sidered & recommendation from the E L. Committee to appoint 
Mr. W. C. C. Hawtayne a8 expert electrical engineer, to work with 
the Council's engineer in preparing and carrying out a scheme 
under the prov. order obtained by the Council. On the motion to 
adopt the report, an amendment was proposed that the subject 
should be referred to a committee of the whole Council. The 
chairman (Mr. W. Brown) said that it would be disgraceful to 
adopt the Committee’s recommendation, when by accepting the 
terms of another firm, Messrs. Kincaid, Waller & Manville, the 
ratepayers would be saved £1,875. In the course of the discussion, 
the chairman admitted that he had been carrying out work under 
Messrs. Kincaid. Mr. C. E. Brown alleged that the chairman had 
said that if Messre. Kincaid's did not get the job it would be 
thousands out of his pocket. The chairman said the statement was 
false. The amendment was lost by one vote, and the recommenda- 
tion of the Committee was adopted by nine votes to eight. 


Whitehaven.—The Harbour Commissioners have decided 
to purchase electric cranes for use at the docks. 


Wilmslow.—At a meeting of the D.C. last week Mr. 
Chadwick moved the rescinding ofa resolution passed at a previous 
meeting for the adoption of a scheme to cost about £13,000. A 
petition signed by nearly 800 ratepayers had been received praying 
that the scheme be not proceeded with. The Council is about 
equally divided upon it. On a division the motion was rejected by 
a small majority. The district of Wilmslow is within the area of 
the Cheshire and North Staffordshire Electric Power Syndi- 
cate’s scheme. PEE 


Wimbledon,—[It was decided at a meeting of the U. D. C. 
on November 5th to apply to the B. of T. for a prov. order 
authorising the Council to supply energy to the parish of Merton, 
which is in the rural district of Croydon. 


Wolverhampton.—The Technical Sub-Committee of 
the T.C., in its annual report, refers to the scheme of the directors 
of the Electric Construction Co, whereby their employés pro- 
motion in the works is dependent upon their attendance and 
progress at the Technical School, and trusts that other manufacturers 
may be led to copy their example. 


Bolton,—It is claimed that the Corporation electricity 
works is producing energy at a cheaper rate than any other station 
in the United Kingdom. The Corporation, through its Electricity 
Committee, is considering the supply of motors on hire to 
manufacturers. The cost to date cf the entire undertaking is 
£200,000, and it is expected that by next March £30,000 of the 
original loan will have been paid off, in addition to which, a con- 
siderable proportion of the surplus will be allocated in relief of the 
rates. Last year the amount so allocated was £3,850 (equivalent to 
2d. in the £), and a year hence it will probably amount to £4,500. 
The tramways take about half the energy generated. For lighting 
purposes there are 1,200 private consumers, and there are now 70 
miles of electric mains laid. 


ELECTRIO TRACTION NOTES. 


Beeston.— The U. D. C. has received from Sir Kenneth 


McKenzie an intimation that he intends apply ing to Parliament for 
powers to construct electric tramways in the town. 


Birkenhead to Chester. — A Liverpool firm of 
solicitors, Messrs. Gill, Archer & Co., is acting for & syndicate of 
capitalists who intend seeking power in tbe next session of Parlia- 
ment, to construct a tramway from New Ferry, the terminus of the 
Birkenhead Corporation lines, to Chester, along the highway. The 

motive power will be electricity, and the overhead trolley system 
will be adopted. The want of such accommodation is felt by a 
very large number of people in the district, who would benefit 
greatly by increased travelling facilities, It would aleo enable the 
Wirrall District Council to obtain a supply of electricity for light- 
ing purposes should it desire to do so. Ata recent meeting of this 
Council the general proposal was considered, but no definite con- 
clusion could be arrived at in the absence of further information. 
The proposed tramway will traverse the districts (amongst others) 
cf Hooton, Little Sutton, Willaston and Eastham ; and the County 
Council of Chesbire, whose support to the scheme has been solicited, 
is awaiting the views of the local authorities before pronouncing an 
opinion. One great advantage claimed for the tramway is, that it 
would facilitate the early milk traffic to Liverpool, viá Birkenhead, 
from the great milk-producing district of Cheshire. 


Birkdale.— Major Druitt on 4th inst. made a B. of T. 
inspection of the section of line 12 miles from the Crown Hotel, 
Birkdale, to the Aughton Road level crossing. He gave a favour- 
able opinion of the inspection, and the cars are now running cvery 
quarter of an hour. 


Birmingham,—Last week a poll was taken extending 
over three days regarding the Corporation Tramways Bill. The 
Lord Mayor declared the result on Monday as follows:—For the 
Bill, 15,139 ; against, 8,558 ; or a majority forof 6,581. The number 
of ratepayers who voted was :—For the Bill, 10,696 ; against, 5,046 ; 
or a majority of ratepayers for of 5,650. The poll was taken under 
the Sturgess-Bourne Act, which allows one vote for every £50 
ratal qualification. 


Birmingham and Dudley.—T:e Tramways Committee 
of the Dudley T.C. have reported to the Council that the Birming- 
ham and Midland Tramways Co. are about to reconstruct their line 
from Birmingham to Dudley for electrical equipment; and the 
Committee, before giving their approval to the proposed work, have 
recommended that the company should widen the roads where neces- 
sary, thet the tracks should have concreted beds, that Leicestershire 
setts should be used, and that the trolley poles should be at the side, 
instead of in the centre, of the road. The line at present, it may 
be stated, is worked by steam power. 


Brighton.— An arrangement has been arrived at between 
the Corporation E.L. and Tramways Committee, whereby the 


charge for current supplied for tramway purposes shall be 1 5d. per 
unit. 


Chapel-en-le-Frith. — The R. D. C., on the recom- 
mendation of the Highways Committee, has decided to give its 
moral support to Messrs. Stirling & Swanu's schem e for an electric 
tramway between Chinley, Chapel-en-le-Frith, Buxtor, Fairfield, 
and on to Macclesfield. Messrs. Stirling & Swann have offered to 
supply the district with electricity in bulk, and to hand over the 
undertaking to the Council at a fair market value at the expiration 
of 35 years. 


Dartford.—Ash and Kingsdown Parish Councils have 
objected to the R.D.C. providing a system of electric tramways in 
the district. The objection on the part of the Kingsdown Council 
is that it is most unjust that the Council should speculate with the 
ratepayers’ money. Wilmington Parish Council supports the 
District Council’s scheme. 


Durban (Natal).—We learn that a syndicate has been 
formed to build and run an electric tramway to Sydenham, an old 
Durban suburb, and at the same time running powers are to be sought 
for the tramway to Spring Grange and the Corporation Waterworks, 
near Pinetown Bridge. 


Exeter.— The City Council held a special meeting on the 
7th inst. to consider proposed variations of the routes to be foliowed 
by the Corporation electric trams. А previous decision had been 
come to, after consideration of recommendations by Messrs. R. 
Hammond aud A. Dickinson, of Westminster, but a new set of 
routes was now submitted by the Electric Traction Committee, on 
the recommendation of Mr. J. E. Waller (of Kincaid, Waller and 
Manville). The chief new features of the scheme are extension 
beyond the borough boundaries in two directions and the introduc- 
tion of several double-line sections into the High Street, necessitat- 
ing the acquisition and setting-back of six shops in the main 
thoroughfare. The Council adopted Mr. Waller's scheme with the 
exception of one section of about 1 mile passing through the 
poorest quarter. It was decided to seek compulsory powers to acquire 
the premises which must be set back, and the promotion of the Tram- 
ways Bill is to be considered by the Council on the 19th inst. The only 
estimate of cost from any official source is £6,500 per mile for con- 
struction, including overhead equipment; but at last week's meeting 
the Sheriff put the amount likely to be expended at £133,000 for 
the 12] miles of track now decided on. 


Germany.—The Elekírolechnischer Anzriger states that 
the management of the Prussian railways has decided to enter into 
some new experimenta in electric traction in the neighbourhood of 
Berlin. After July 1st, 1903, steam trains are to be suspended 
entirely on the line between Berlin and Gross Lichterfeld to allow 
an electric service to be installed. The electric installation has 
been entrusted to the Union Company. Each train will consist of 
tbree cars capable of seating 206 persons. The line will be con- 
structed on the third-rail system. 


Gomersal.— The U. D. C. on November 6th received from 
the B. E. T. Co. a letter stating that it will be necessary for the 
company to promote a Bill in Parliament to obtain powers 
for the electrical equipment, extensions, &c., of the tram- 
ways, and to authorise the local authorities to grant leases. 
They were prepared to undertake the expenses of the Bill, and 
they asked the Council to seal the petition. It was moved and 
seconded that the seal should be affixed, but an amendment 
deferring action for the present was carried by 4 votes to 3. 


Leeds,—The new tramway bye-laws have been sanctioned 
by the Board of Trade. Excess passengers inside the cars are to be 
permitted, but there must be no standing on the top under any 
circumstances. The Tramways Committee are to decide to what 
extent crowding inside is to be allowed. 


Leeds.—The salary of Mr. Arnold G. Livesay, assistant 
tramways electrical engineer to the Leeds Corporation, has been 
raised from £200 to £250 a year. 


(Continued on page 827.) 
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ELECTRIC LIGHTING AND TRACTION IN 
WALLASEY. 


THE district of Wallasey lies at the extreme north-west of 
the county of Cheshire, forming the north-western part of 
the strip of land between the rivers Mersey and Dee. The 
principal part of the dis‘rict is bounded by the river Mersey. 
Here, within a distance of 3 miles, lie the townships of New 
Brighton, Egremont, and Seacombe. Inland, on the west, 
lies the district of Wallasey proper, with the village of 
Wallasey. Here are also the district of Liscard and other 
erstwhile rural districts, which are now rapidly becoming urban, 
and serving more and more as a residential suburb of Liver- 
pool, The affairs of the district are administered by the 
Wallasey Urban District Council, a body which, of recent 
years, has shown a marked spirit of progress. Two of the 
more important public works carried out by the Council have 
been the introduction of the electric light for public and 


A plain brick building, comprising generating house, 
boiler house and offices, was erected contiguous to buildings 
forming the pumping station of the District Council, on land 
lying on the west side of Sea View Road, Liscard. The 
generating house was built in two bays, the lighting bay 
being 96 ft. by 29 ft., the traction bay 66 ft. by 29 ft., and 
24 ft. high to the eaves. The boiler house is 96 ft. by 52 ft., 
and 24 ft. to the eaves. The chimney of the pumping 
station was utilised as а smoke stack for the generating 
station. 

To produce electrical energy five Ferranti alternators were 
installed. Two of these are of 300 Kw.,one of 200 KW., 
and two of 75 xw. One of the larger alternators is coupled 
toa 550-H.P. compound vertical enclosed engine of Ferranti's 
make, the cylinders of which are 12 in. and 27 in., with a 
stroke of 12 in. This engine is fitted with Ferranti's patent 
grid valve. The other 300-xw. alternator is coupled to a 
Browett-Lindley three-crank compound vertical engine. · 
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View or TRAMWAYS AND PuBLIC LAMPS AT PIER HEAD. 


private purposes in the district, and, more recently, the com- 
pletion of a system of electric tramways. These works 
have improved the conditions of residence in the district, 
and have changed the prospects of the district greatly— 
for the better. 

Buildings and plant for providing & supply of electricity 
for lighting were first erected on a site a short distance from 
Sea View Road, in Liscard township. The lighting station 
was opened on January 29th, 1897. To extend the then 
existing plant, and to provide track and equipment for the 
tramways, fresh Parliamentary powers were sought, and in 
1899 the Wallasey Tramways and Improvement Act was 
obtained. Under the powers of this Act the tramways have 
been constructed. A further extension of the generating 
Plant is proposed to be made shortly, and for this, sanction 
is about to be obtained for the borrowing of £52,350. 

The expenditure on lighting account, including wiring for 
domestic use, has been £54,636, and the cost of works, track, 
and equipment on tramways account to date has been 
£115,800. 


The 200-Kw. generator is driven by a Ferranti vertical 
enclosed compound engine, running at 250 revolutions per 
minute, with cylinders of 12 in. and 27 in. 

Each of the two 75-Kw. machines is coupled to a Browett- 
Lindley enclosed compound vertical engine of 120 H.P., 
running at about 330 revolutions per minute. 

For traction, two compound-wound six-pole generators 
of 300 Kw. each were subsequently installed ; these were 
manufactured by the Lancashire Dynamo and Motor Co., 
Ltd. They were coupled direct to compound vertical 
engines of the enclosed type, of 550 H.P. each, made by 
Messrs. Galloways, Ltd., with cylinders 18 in. and 30 in.. 
and with 12 in. stroke, running at about 320 revolutions 
per minute. 

Four Lancashire and one Babcock & Wilcox water- 
tube boilers were installed to supply steam for the 
lighting and traction plant. Three of the Lancashire 
boilers are 28 ft. by 7 ft. 6 in.; the fourth is 28 ft. by 
8 ft. 6 in. The Babcock & Wilcox boiler has 4,000 sq. ft. 


of heating surface. The boilers are worked at a pressure of 
F 
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about 130 lbs. per sq. in. To condense the steam used for 
the original lighting load, two horizontal surface condensers 
of the Pulsometer Co.'s make, each capable of dealing with 
6,000 lbs. of steam per hour, were provided. For steam 
used for the traction load, a vertical jet condenser of Gallo- 
ways’ manufacture was installed, able to deal with 


View OF CAR. 


12,000 lbs. of steam per hour. Separate engines and pumps 
have been provided to maintain a supply of condensing water 
for each condenser, and the exhaust steam pipe arrangement 
is now such that the condensers can be used to condense 
steam either from the lighting or the traction engines. A 
Green economiser with 256 tubes has beeen provided, the 
scrapers of which are worked by a Fuller-Wenstróm alter- 
nating-current motor. 

A tower capable of cooling enough water to condense 
12,000 lbs. of steam per hour, was erected by Messrs. 
Cooper, Schwartz & Co., a few yards distant from the west 
side of the engine house. 

For the lighting plant, one Ferranti switchboard of 
enamelled slate, with four feeder and three machine panels, 
was erectcd. Kelvin voltmeters, Johnson & Phillips's syn- 
chronising voltmeter, and Ferranti quick-break switches 
were provided. Ferranti box-type rheostats were also 
fitted. 

A second Ferranti switchboard with eight panels was 
subsequently erected for the traction side. Of the panels, 
four are feeder panels, three are generator panels, and one is 
the Board of Trade panel. The generator panels are fitted 
with Ferranti patent carbon quick-break switches, and the 


other panels with the makers’ ordinary quick-break switches. . 


The voltmeters, one a paralleling voltmeter, are of Evershed 
and Vignoles" pattern, and the watt-hour meter is of the 
Thomson type. Ferranti circuit breakers and resistances, 
with box-type rheostats, have been fitted. The Board of 


Trade panel has Weston ammeters, and Elliott Bros.’ 


recorders. 

The system of lighting adopted in the Wallasey dis- 
trict was the two-wire, single-phase alternating system. In 
distribution, about 85 miles of cables are now employed. 
The cables leading out of the station are the British 
Insulated Wire Co.’s concentric, paper-insulated, lead-covered, 
steel tape-armoured cables. Three circuits were laid direct 
in theground. The high-pressure cables range from 19/14 
to 7/18 S.W.G. for 2,000 volts. The low-pressure from 
37.14 to 27/15. Current is generated at 2,000 to 2,100 
volte, and is transformed, for ordinary lighting uge, down to 
100 volts. In two exceptional cases it is transformed to 200 
and 220 volts respectively, the higher of these voltages being 
for use at the New Brighton Tower, a place of popular 
resort at which a large use is made of electrical energy for 
lighting. The street transformers are of three types— 
Ferranti, Edison and Electrical Construction Co.'s. А 
fourth cable of the B. I. W. Co.’s manufacture, paper-in- 
sulated, lead-covered, and laid in earthenware trougbing, 
filled in solid with bitumen, was put down for the 
tramway service. Running out from the station this cable 
їз °4 sq. in. in section: the branches are of 3 and 2 sq. in. 


Por the tramways about 11 miles of single cables are now 
aid. 

Up to the end of August 26,815 8-c.P. lamps were wired 
and wiring for other lamps has since gone on. For street 
lighting 45 Siemens 10-ampere arc lamps of open type are 
employed. Many of the lamps are supplied from the 
low pressure network, as special mains have not been run 
for the arc lamps. Where lamps are connected with 
high pressure mains, the transformer is in the base of the 
column. E 

The standard charge for energy is at the rate of 6d. per 
Board of Trade unit. For motors the charge has been 33d. 
per unit, A revision of the charges is now being made, 
under which the charge for motors will become àd., and a 
reduction at the rate of 3d. per unit will be made on all 
energy consumed for lighting over and above two unite per 
quarter per 8-C.P. lamp wired on consumers' premises. 

The tramways have been treated as a separate department, 
and have been supplied in the past at 244. per unit. By 
the revision, this charge will become 1d. per unit. 

With respect to the tramways, it was decided that three 
min routes should be constructed, with termini at Sea- 
combe Ferry on the south and New Brighton Ferry on the 
north. One route was to proceed from Seacombe vid 
Seabank Road and Victoria Road, the length being, in round 
figures, 24 miles. Another route was to proceed from 
Seacombe, vid St. Paul’s Road, Liscard Road, and Rake 
Lane, to New Brighton, a distance of 3 miles, tapping the 
new residential district in the central part of the Council's 
area; the third route was to be wid Brighton Street, 
Church Street, Egremont, Liscard Road, and Warren Drive 
to New Brighton, a distance of 3 miles. The total length of 
the three routes is 8} miles, and the track length 10} miles. 
The plan adopted was to construct single track with passing 
places about 300 yards apart. Wherever a double track 
could be laid without incurring expense by widening roads, 
this was done. The single track has been laid throughout 
with a view to the probable doubling of the track. 

The work of constructing the track was carried out by the 
engineering staff of the Council, under the direction of 
Mr. W. H. Travers, engineer and surveyor to the Council, 
with Mr. B. Howdle as assistant engineer, and Mr. H. 
Jackson as tramways assistant. The actual work of con- 
struction began on June 24th, 1901, and the third route 
was opened for public traffic on May 19th, 1902. The 
routes lie through comparatively level areas, the steepest 
gradient being 1 in 14, which occurs in Rowson Street, 


Rowson Sr. anp SEABANE RD. CROSSING, AT MILL LANE DEPOT. 


New Brighton. There is also а short length at 1 in 20. 
Curves, however, occur pretty freely, the sharpest having à 
radius of 45 ft. to the inside rail. At each terminus the 
balloon system was adopted, the radius in each case being 
45 ft. All curves were laid “ tight-to-gauge,” and this 13 
said to have been found of much advantage in working. 
Most of the curves are of at least 75 ft. radius, A feature 
of procedure as regards construction was the laying down of 
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a plotting-area, or platform, 120 ft. x 60 ft. at the Mill 
Lane depót of the Council. This area was formed of con- 
crete 6 in. thick, smoothed level on the surface. All of the 
curves апа “ turn-outs were laid down, and fitted exactly 
to size, on this bed of concrete. To form a bed for the 


WALLASEY Houp-pown RAIL. JOINT. 


rails, the road was excavated, and 6 in. of concrete was 
laid down. The rails were laid on blocks of concrete about 
12 in. square, and the bed-concrete was then brought up to 
the rails. Between the rails, and for 18 in, on each side, 
the track has been paved, generally with granite. In 
Seabank Road, to deaden the sound, the track for a short 
distance was paved with Allcott's red'gum blocks. 


radius guard plates 7 in. x } in. have been used, but the plan 
of laying curves tight-to-gauge has rendered guard plates 
unnecessary, and some of the plates have been removed. 
The patent * Wallasey hold-down joint "—the invention of 
Messrs, Travers, Howdle and Jackson—was used in the 
later construction. The joint consista of a sole piece, or 
plate, provided with long hold-down clip bolts. The plate 
is set 9 in. below the rail, the space above being filled with 
concrete. The bolts are screwed at the upper end and fitted 
with nuts, In the event of a rail working loose, the practice 
where the hold-down joint is in use is to take up one or 
two setts near the joint and to slacken down the bolts, wedge 
up the rail, and run in cement grout under the rail. In 
about an hour the bolts can be tightened up, when the rail or 
joint will be found to be firm. The hold-down joint has, 
however, as great elasticity as the rail, so that undue rigidity 
is not attained. The gauge of the Wallasey tramways is 
standard, 4 ft. 84 in. 

Chicago Crown bonds have been chiefly used at the rail 
joints. Edison-Brown plastic bonds have also been used. 
A cross bond was introduced at every 100 ft. The points 
and crossings are bonded through, in addition to the bonding 
at the joints. 

With respect to equipment, side poles and brackets 
have been used generally to carry the trolley wires. 
At the car shed, at the termini, and at certain points 
on the routes, span wires have been used, but the 
general plan has been to use side brackets and 
to carry both trolley wires from one bracket. This 


TRACTION SIDE OF EnxainB Room: Two 300-kw. LANCASHIRE DYNAMOS, AND GALLOWAY ENGINES. 


The contracts for laying the rails and for erecting the 
overhead equipment were secured by Messrs. R. W. Blackwell 
and Co, Ltd., and the work has been carried out by this 
company. Rails 60 ft. long, weighing 98 lbs. to the yard, 
were used for the track. "These were manufactured by the 
Barrow Hematite Steel Co., Ltd. The base of the rail is 
7 in. wide, and the depth from face to underside of base is 
also 7 in. Fish plates weighing 64 lbs. per pair were used. 
A Marshall’s patent sole plate, weighing 34 lbs., was used 
under each joint. Tie bars were used every 7 ft. 6 in. 

The points and crossings are of crucible cast-steel, and 
were supplied by Askham Bros. & Wilson, Ltd. The points 
are 8 ft. 6 in. length, and are 1 in 6 as standard, and 1 in 4 
and 1 in 2 in special cases, with curved points for shorter radii. 
Phillips & Dawson’s patent drain rails are used where 
required, and all points are drained. At the present time 
the Council are introducing McKnight’s silent automatic 
point controller, the intention being to use this appliance 
on the system generally. ` On all curves of less than 60 ft. 


has necessitated the use of long arms. 


The poles are 
three-section Mannesmann, 31 ft. 6 in. high, and weigh 
about 5 cwt. each. The brackets vary in length from 
10 ft. 6 in. to 18 ft. 6 in. Two guard wires have been 
used above the trolley wires wherever it has seemed desirable. 
All guard wires are bonded on the poles and the poles 
are bonded to the rails. 

Two gauges of cold-drawn copper trolley wire have been 
used in connection with the Wallasey tramways. One of 
00 gauge is used in the car shed, while on the roads a 
wire of 000 gauge is used. | 

The car outfit up to the present time consists of 20 cars of 
the Liverpool type, with reversed staircases. Each car will 
seat 22 persons inside and 34 outside. The cars have been 
manufactured by Messrs. Dick, Kerr & Co., Limited, at the 
Preston works of this company, and are provided with the 
usual type of Short controller, and with Tidswell life 


guards. The trucks are of Brill type, each being provided 


with two 254 motors of 25 Н.Р. 
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For housing the cars, a shed was erected a few yards 
distant from the generating station. The shed is 120 ft. 
long and 100 ft. wide, and is covered by a three-span steel 
framed roof. The front of the shed forms practically one 


entrance, which ean be closed wholly or partly by means of 
nine of Kinnear's steel rolling doors, each 22 ft. high by 
12 ft. wide, which are raised or lowered by means of hand 
chains. The shed provides berthage for 36 cars. 


A con- 


WALLASEY: FERRANTI TRACTION SWITCHBOARD. 


tinuous “ pit” 5 ft. deep extends from side to side of the 
shed below the level of the track. Arc lamps of 10 amperes, 
open type, arranged three in series, light the shed. Work- 
shops equipped with drills, lathes and | 
other machine tools have been provided. 
A Langdon-Davies motor is used to 
work smiths’ fans and wood-working 
machines, and a Birkfield and Young 
motor works a pump. A commodious 
dining-room, cloak-room, &c., have been 
provided for the use of the staff. 

The erection and fitting-up of the 
generating station were carried out under 
the supervision of Mr. J. H. Crowther, 
general manager of the gas, water and 
electrical undertakings of the Wallasey 
Urban District Council, and these depart- 
ments continue to be in Mr. Crowther’s 
charge. He has, however, since the 
establishment of the electrical department, 
been ably assisted by his brother, Mr. 
J. A. Crowther, assistant electrical 
engineer under the Council. The 
general manager of the tramways is 
Major R. R. Greene, a gentleman of 
wide commercial and administrative 
experience. Mr. W. G. Ellery is the 


present chairman of the District Council, and Dr. T. W. A. 
Napier is the chairman of the Tram ways Committee. 
Impressed by the utility of the lighting and tram- 
ways facilities which are now in operation, and by the 
public, the 
Council proposes to extend the generating plant by adding 
another 500-kw. generator and another boiler, and by 
erecting а chimney 8 ft. 6 in. in internal diameter. to serve 


growing use of these facilities by the 


for the station. The Council, it may be added, lately 
erected an attractive building in Sea View Road, at a 
cost of about £1,500, as tramways offices, which gives 
appropriate completeness to the tramways establishment. 


THE ST. LOUIS UNIVERSAL EXHIBITION, 
1904. 


We have already on seveiul uccasions given some particulars 
showing the importance of the great show which is to be 
held in St. Louis, the year after next. Some further details 
regarding the electricity building itself will be of interest. 
Naturally, this section will be one of the greatest depart- 
ments of the Exhibition. The architects are Messrs. Walker 
and Kimball of Boston and Omaha; and the contractors 
Messrs, William Goldie, Sons & Co., their tender for the 
building being $399,940, or about, £80,000. The building 
will be surrounded by water, and will have a frontage of 
650 ft. towards the north and 525 ft. towards the east, 
facing the main lagoon. А column treatment of the 
Corinthian order is the style selected. To give the 
appearance of height to the buildings, the columns are to be 
carried down to the ground. Pediment and towers break 
the line of the facades. On two sides of the building there 
are cloisters. The building has a floor space of 292,000 
sq. ft.; a balcony runs round the building, and this gives 
another 100,000 вд. ft. for exhibits. About 185 tons of 
iron and steel are being used in the construction, and, 
in all, there are 176 trusses, the largest span being 
82 ft. The lighting-up of the Palace of Electricity 
at the Paris Exhibition, 1900, was one of the things 
that every visitor made a point of seeing ; at St. 
Louis the same idea is brooding. As already stated, the 
Palace of Electricity will be surrounded by water, it will be 
lit by hundreds of lamps, and these reflected in water will 
be multiplied and re-multiplied a thousandfold. In fact, 
as might be anticipated, an attempt is being made to produce 
a volume of light on a scale that the world has not hitherto 
seen, The following figures have been compiled of 
the attendances at six International Expositions :— 
Paris, 1867, 20,000,000 ; 1878, 40,000,000; 1899, 
43,000,000 ; 1900, 50,000,000; Philadelphia, 1876, 
10,000,000: Chicago, 1898, 28,000,000. There is every 


reason to believe that the St. Louis show will in every way 
stand well in with these figures. s 
The exhibits in the Palace of Electricity will be divided 
into five groups, and these will embrace all the world of 
electricity. The groups include machines for generating ar 
using electricity, electro-chemistry, electric lighting, tele 
graphy and telephony, and various other applications. Besides 
this general exhibit of electrical materials and processes the 
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United States Government will also have a display of 
apparatus in use in the Services and Departments. 

In conclusion, we may remind our readers that exhibit space 
is free, and also that gratuitous power will be supplied for 
the exhibits of processes of manufacture. The offices for 
the United Kingdom of the St. Louis Universal Exhi- 
bition are at Sanctuary House, Tothill Street, Westminster, 


S.W. 


ELECTRIC TRACTION NOTES. 


(Continued from page 822.) 


Liverpool.—On Monday and Tuesday nights last week 
the Lord Mayor of Liverpool (Mr. Charles Petrie) entertained the 
employés of the Corporation tramways, 700 of them dining at bis 
lordship's invitation, on each evenit g, making 1,400 in all. 


London.—In the House of Commons on Tuesday, Mr. 
Bryce (Aberdeen, S.) had the following question on the paper:— 
“To ask the First Lord of the Treasury whether, having regard to 
the increasing congestion of traffic in the streets of London, апа to 
the need for mure rapid modes of transit between distant parts, his 
Majesty's Government will consider the desirability of instituting 
an inquiry, by Royal Commission or otherwise, into the means of 
locomotion and transportation in London on and beneath the sur- 
face, including the better regulation of vehicular traffic, the possi- 
bility of appropriating certain thoroughfares to certain kinds of 
traffic, the means of facilitating the construction of electric tram- 
ways along or immediately beneath the streets, and the steps to be 
tsken for creating a properly-arranged and conveniently inter-con- 
nected system of deep-level electric railways.” In putting the 
question, the right hon. gentleman added that it was not intended 
by the question to suggest that such an inquiry should in any way 
supersede any ordinary inquiries before Committees of the House 
specially appointed to consider the question of particular Bills. It 
was meant to lay down the outlines of a scheme, and especially to 
consider the question of deep-level railways. Mr. Balfour, in reply, 
said that the subject was one of the first importance, not merely for 
the metropolis, but for the country at large. The only hesitation 
he had in giving an affirmative reply, was lest a Royal Commission 
should bave the effect of unduly delaying necessary steps, but he 
would consider the matter, and in all probability a Royal Com- 
mission would be the best course. 

On 7th inst. another portion of the L. U. P. Co.'s system of elec- 
tric tramways in Middlesex was opened for traflic, when the cars 
from Hammeramith and Shepherd’s Bush were run direct to Ful- 
well, vid Twickenham. 


Newcastle-on-Tyne.—At a meeting of the Tramways 
Committee of the Newcastle Corporation on 6th inst., the chairman, 
Councillor W. Cail, reported that the number of cars originally 
contemplated as necessary to be run was 90, but as showing the great 
increase in the traffic, the number in actual use on the preceding 
Saturday was 140. The plant in reserve at the power station was 
taxed to the utmost, and with the prospect of a further increase in 
the number of care, it would be necessary to make immediate 
arrangements to have additional engine power. Specifications had 
been sent out by the Committee for the building of a new 3,000-н.р. 
engine which was sanctioned by the Committee some little time 
ago, and that it was expected would be ready next September. In 
the meantime it would be necessary to have some relief, and Mr. 
Le Rossignol has been empowered to make inquiries with a view 
to obtaining a 1,000-н P. engine at an early date. 


Newport (Mon.),—The foundation stone of the new 
transporter bridge over the Usk, at Newport, was laid on Saturday. 
The bridge, which is of a pattern entirely new to this country, 
has been designed by M. Arnodio, the eminent French engineer. 
Its main features are two towers of open lattice girder work 254 ft. 
high, passing uver which are huge steel wire cables, from which will 
be suspended a platform cf girder framework at a height of 177 ft. 
above high water level. From this platform is swung а car, which 
travelling from tower to tower, will be the meaus of conveyance 
for vehicles or foot passengers, the car being at such a height as to 
permit of vehicles being driven directly upon it. The motive power 
for the car will be electricity, controlled from the car, but with the 
motors fixed on shore, a duplicate set of controlling gear being 
fixed ashore for use in case of need. The car can carry 66 tons; 
six vehicles may be accommodated as well as foot passengers, the 
journey of 645 ft. across taking exactly one minute. A spring buffer 
arrangement will be fixed to avoid slowing down and too great shock 
of contact. 

The work of relaying the tramways for electric traction was 
Commenced on Tuesday last week by the contractors, Messrs. 

rauss. 


Rugby.— The U. D. C. on November 6th declined to 
Accept a scheme of electric tramways for the town submitted by a 
irmingham firm of solicitors on behalf of a company whose name 
was not divulged. The general idea was that the Council should 
provide its own tramways. 


Russia.—According to the Elektrolechnischer Anzeiger, 
an official inquiry is on foot to consider the proposal of a private 
firm to construct and operate a standard-gauge electric railway in 
Russia. The line is to be built near the Lake Ladoga, and to extend 
gradually over the territory situated between St. Petersburg, 
Vologda, and Petrozavodsk, &c. The company wish the Govern- 
ment to guarantee interest at 3 per cent. and to supply the land and 
road material. 


Sale.—The U.D.C. has given its conditional approval to 
the proposals of the B.E.T. Co., Ltd., fora 8ystem of tramways in 
the district. 


Salford,.—The tramway receipts for the whole of the dis- 
trict continue to increase steadily. During the last half-year they 
have exceeded the expectations by something like £10,000—the 
sum which the Tramways Committee of the Corporation undertook 
to hand over in relief of the rates. The figures are remarkable in 
face of the fact thatan average reduction has been made in the 
fares on all routes of about 25 per cent. The Corporation received 
from the Mauchester Carriage Co. а rental of £8,000 for the old 
horse tramways, a fourth of which was absorbed іа the upkeep 
of the lines. 


South Shields,—A town’s meeting was held on the 3rd 
inst. to consider the Council's Tramway Bill. The Mayor (Coun- 
cillor Beattie) formally moved the approval of the scheme, and 
Alderman J. R. Lawson, in seconding it, gave some idea as to the 
scope of the Dill. He pointed out that the present Bill was con- 
siderably less than the previous one, and there was an approximate 
@ifference in the cost of £100,000. In the Bill they sought powers 
both to work and to lease the system, a course that was almost uni- 
versally adopted now, and which left them open to adopt what 
couree they thought fit. There was no opposition to the m tion, 
and it was carried without a dissentient. On the last occasion about 
а year ago a poll was demanded, and the sanction to the Bill was 


refased. 


Sonthport.— From April 1st to October 11th, 2,066,169 
passengers were carried on the Corporation electric trams, com- 
pared with 2,005,493 for the same period last year. The receipts 
show a very small decrease, the figures being £9,619 this year, 
against £9,639 last year. The largest decrease is shown on the 
High Park route, the decrease being £484. 


Steyning West.—The R.D.C. has consented to tbe 
scheme of the Brighton and Shoreham Tramway Co. for the con- 
struction of an electric tramway from Southwick and Kirgaton-by- 
Sea to Lancing. 


Stretford,—The U. D. C. last week considered the tram- 
ways question. It was stated that, up to the present time, the 
Council had had no disagreement with the Manchester C: rporation ; 
on the contrary, they were agreed on the tramways question on 
every point. The Corporation had been granted a lease for 21 years 
to run their cars over the Stretford lines, Manchester reimbursing 
the District Council the cost of buying out the "l'ramways Co., also 
the cost of reconstructing the lines, aud practically also the cost of 
the overhead equipment. Manchester agrees also to take t lectricity 
for motive power from Stretford, on terms to bearrarged. Tne Man- 
chester Carriage and Tramways Co. will continue its horse-traction 
service up to November 30th. The company is under an obligation 
to maintain a service of cars, so long as it retains the ownership 
of the Stretford lines; so soon as it relinquishes the ownership, 
the service will be taken up by the Manchester Corpora ion, and the 
lines prepared for electric traction. 


Sussex,— East Preston R. D. C. has decided not to support 
at present the proposal of the B.E.T. Co. to construct an electric 
tramway along the coast from Worthing to Littlehampton, on the 
ground that no benefit would be derived beyond enhancing the 
value of land along the line of route for building purposes. 


Wallasey.—4A long discussion took place at the inonthly 
meeting of the Wallasey Urban District Council over certain pro- 
posals made by the Ferries Committee for restricting the steamboat 
service between New Brighton and Liverpool during the winter 
months. Since the opening of the electric tramways between 
Seacombe and New Brighton there has been a considerable falling 
off in the passenger traflic by boat between New Brighton and 
Liverpool. The receipts at New Brighton and Egremont ferrics, 
to and from which the single fares are respectively 3d, and 2d, 
have fallen by £3,000, while at Seacombe, where the fare to or 
from Liverpool is Id., the receipts have risen by £2,400. The 
through tram fare from Seacombe to New Brighton is 2d., but to 
this has to be added the fare for crossing the river, which is 3d, 
2d., or Id, according to the ferry used. A rearrangement of the 
boat service with a view to lessening the cost of the service in the 
winter was decided upon. 


Whitefield.—The negotiations which have for some 
time been proceediug between the Salford Corporation and the 
Whitefield Urban District Council for the equipment of an electric 
car service in the Whitefield district, have been brought to a satis- 
factory conclusion. The terms bave not been made public, but they 
are said to be entirely satisfactory to both parties. The Whitefield 
lines will form a continuation of these through Prestwich, now in 
course of construction, by Salford, under agreement with the Prest- 
wich Council, and it is highly probable that an arrangement will 
also be made for the completion of connecting lines through the 
populous urban district of Radcliffe, also by the Salford Cor- 
poration, 
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Wolverkampton.—In their annual report to the Town 
Council, the Tramways Committee make the following reference to 
the Lorain surface-contact system of electric traction :— 


The Committee would point out that during the coming municipal vear the 
experimentul period comes to an end, the 12 months expiring on April 17th 
next, running having commenced on February 6th last. After April 17th the 
Council will have to give notice under the terms of the contract. either that 
they intend to adopt the system, in which case they immediately take it over, 
or else that they have not found it to be a successful working undertaking, in 
which case they notify the Lorain Co. to that effect, and the company 
Are then under an obligation to remove it at their den expense. Your 
Committee do not think it advisable, under the circumstances, to express any 
opinion at the present upon the point. The whole matter will come before you 
in due course, and it will then be for you to take one of the two alternatives 
presented, It should be added that the contract between the Corporation and 
the company provides, in the case of a dispute between them as to the practical 
workability of the system, that there shall be a reference to arbitration, the 
referee being an appointee of the Board of Trade. 


Yarmouth.—The T.C. held a special meeting on 
November 5th to pass resolutions applying fora loan of £45,000 
for tramway extension purposes, but as a quorum was not present 
the matter had to be deferred. It is proposed to construct four 
new sections— Marine Parade South, estimated to cost £12,750; St. 
Peter's Road, to Gorleston Ferry, £6,890; over Southtown Bridge 
to Southtown station, £3,000; Marine Parade North, £11,400. On 
car shed extensions it is proposed to spend £1,500; on the pur- 
chase of cars, £8,000; while £2,000 is estimated for contingencies, 
electrical engineering charges, &c. 


TELEGRAPH AND TELEPHONE NOTES. 


The Congress of Rome.—In preparation for the Inter- 
national Postal Congress to be held in Rome in 1904, M. Berard, 
the French Minister of Commerce, has issued an invitation to all 
members of the Postal staff to submit to him any proposals for 
improving the service with especial reference to the perfecting of 
the knowledge of foreign languages and the modification of the 
International service. 


Disturbances to Telegraph Lines by Three-Phase 
Rallway.—The New York Electrical World contained recently an 
article by Cesare Pio, in which he says:—''The Lecco-Colico- 
Chiavenna-Sondrio Railway, recently inaugurated in the North of 
Italy, is, a8 is well known, operated with three-phase currents at 
3,000 volts, the primary voltage being 20,000 volts. The trans- 
mission lines are three wires, situated in a vertical plane, and the 
secondary lines are constituted by two overhead trolley wires and 
by the rails for the return. When the first test of trains was made 
the disturbances to telegraphs were so great that communication had 
to be suspended, “even that relating to the railroad service. In 
order to avoid these troubles the return circuit of the telegraph line 
was chapged in direction by utilising the stream of the Adda 
River. Later some inductive coils with closed magnetic circuit 
were connected in series with the telegraph lines, and finally a 
return circuit was added to all these lines. The latter was the 
only remedy which proved successful and gave good results, It 
“was also demonstrated that all the troubles were caused by the 
secondary current at 3,000 volte, the primary current at 20,000 volta 
having no influence on telegraphic communications. As a conse- 
quence of the good results obtained, the telegraph engineers of the 
Italian Government conceived the idea of combining all the returns 
in & single wire; but this idea was soon abandoned, as the return 
of the different telegraph lines would have to be of very large 
cross-section. The number of wires was then doubled for all the 
telegraph circuits running along the railway lines. Over 400 
miles of wire was laid with all the necessary special work at 
crossing points, the poles were strengthened, and the whole work was 
accomplished in 16 days under the direction of an inspector of the 
(Government telegraphs. Some advantages resulted also from the 
adoption of inductive coils with closed magnetic circuit, but it was 
noted that the advantage was inversely proportional to the speed 
of telegraphic communication. Therefore the use of such coils is 
not advisable with Wheatstone or Baudot machine telegraphic 
apparatus. The remedy just described cannot, however, be con- 
sidered a complete solution of the problem, for while the change 
from single to double line has been possible in the present case, it 
would be no easy matter with respect to the main railway lines 
where the number of wires is enormous, and where often there are 
two sets of poles, one on each side of the track. Besides 
economical objections, there are also technical objections with 
respect to through lines, owing to loss of time, as was demon- 
strated in Lecco. The only practical solution of the problem 
seems to be to put underground all telegraph lines.” 


France.— The French Postal Administration has again 
undertaken a series of experiments with automatic telephone 
apparatus. The firat series was uudertaken in 1900, and had for 
its aim to allow subscribers to communicate automatically among 
themselves, and public call stations to communicate with sub- 
scribers, and to efficiently register at the same time the number and 
duration of tbe connections. For the present experimenta, four 
new automatic installations have been placed in the offices of the 
Grand Hotel, of the Place de la République, of the Rue de 
Provence and of the Rue d'Amsterdam, besides the Gare St. 
Lazare. As in the machines first tried, it is only necessary to slip 
in coins to the value of 15 centimes after asking for the com- 
munication, and the remainder is done automatically. So soon as 
the time allowed has elapsed communication is automatically 


interrupted, and a further 15 centimes must be inserted if the 
conversation is to be continued. The trials of 1900 and the more 
recent ones at Caen were not successful, but they showed where the 
faults of the system lay. The present experiments will definitely 
establish whether it is possible to have a regular automatic service. 


Hull Telephones. — The T.C. on November 6th dis- 
cussed a proposal to apply for a loan of £47,350 for the purpose of 
establishing a municipal telephone system. The matter, however, 
was referred back to the Finance Committee. i 


The Telegraph Wire Export Trade.—The fluctuating 
cbaracter of the export trade of this country in telegraph wire and 
apparatus connected therewith is well shown by the returns for the 
past month, which show that the shipments attained a value of no 
less than £431,682 аз contrasted with only £50,739 in September 
last and £112,687 in October, 1901. Notwithstanding this heavy 
shipment, the exports this year to the end of October show a 
decrease, being only £2,658,414 as compared with £2,865,939 in the 
first 10 months of 1901. 


Telegraphic Interruptions and Repairs :— 


CABLES, 


INTERRUPTED, REPAIRED, 
Latakia-Cyprus ee ee ee ee ee oe June 20, 1599 ee ee 
Communication with Carthagena and Barran- 
quilla (Columbia) .. se ES е T 


. 8, 1900 
ee Aug. 27, 1901 • 
ee May 8, 1902 


Trinidad-Demerara No. 1 
Dominica-Martinique .. 
Bt. Lucia-Martinique .. 
Guadeloupe-Martinique ss ee is $e 
Santa Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902 
Puerto Plata- Martinique. Sa га eg 
Guantanamo-Mole St. Nicholas. es х $a 
Cayenne-Pinheiro А Vs 5% ee .. Aug. 18, 1902 .. а 
Bt. Lucia-St. Vincent . e er ee ee ee Sept. 19, 1902 ee ee 
Reissi-Issa ee . ea 6. oe oe Oct. 22, 1902 ee oe 


Reissi-Yemani T m > vi 
Carcavellos-Ponta Delgada. а . October 81 
. Nov. 1, 1994 ., E 


Trinidad-Demerara No. 2 * 

Domiaica-(inadeloupe.. .. Nov. 4, 1902 
Ascension-St. Helena .. .. Nov. 8, 1902 
Marseilles-Barcelona . > ss s .. Nov. 8, 1902 
Cadiz-Teneriffe .. бә E s .. Nov. 8, 1902 
LANDLINES :— : 


Route via Hanekin on Persian e Ls .. Feb. 94, 1900 
Communication with Tientsin and Taku via 


Helampo ee А ee ee ee es July 18, 1900 ee es 
Communication with Maranham .. at .. Sept. 19, 1902 .. 2 


Telegraphy Extraordinary.— In a letter to the Ou/look, 
a supporter cf the Cable Ring writes as follows regarding the cables 
which the French Government proposes to establish :—'' Yes, for 
the very good reason that France has bad no Cable Ring to take the 
first risk and expense, so that if her projects ever get past the 
paper stage it will be at the expense of Jean, Jules and Pierre, who 
never send a cablegram between their cradles and their graves. 
"Germany, too, seems to be coveting our chaos." Apart from the 
precocity implied, it cau easily be understood that Jean, Jules and 
‘Pierre might find ineuperable difficulties in sending telegrams from 
their cradles to their graves, even if such telegrams were " delayed 
in transmission," and the exact address of the grave were known. 


The Cable Ring have not found a very adroit advocate in Mr. 
[1] N.F.” 


Turkey.—The Levant Herald states that the Sublime 
Porte has granted to the Turkish Postal Administration the 
necessary credit for the purchase of 20 tons of wire for the pro- 


longation or renewal of the telegraph lines in the province of 
Hedjaz. 


West Hartlepool Telephones, — The  Postmaster- 
General has granted à municipal telephone license to the T.C. 


Wireless Telegraphy. — A Wireless Telegraphy 
Restriction Act, 1902," has received the assent of the Governor-in- 
Council of the Bahamas. The present Act provides that it shall 
be unlawful for any person in the Bahama Islands to transmit or 
receive messages across the seas by means of any wireless telegraphy 
whatsoever, unless such person shall have previously received the 
consent in writing, of the Colonial Secretary of the Governor-in- 
Council authorising the same. Any person violating the provisions 
of the Act is liable, on summary conviction, to a penalty not ex- 
ceeding £200. 

M. Bernard, assistant secretary of the Post Office in France, has 
nominated a commision to study the question of the application 
of wireless telegraphy. 


. November 10 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Aberdeen.—November 26th. Electrically-driven tower 
wagon for overhead tramway repairs. See “Official Notices 
November 7th. 


Barking Town.—December 1st. Steel and iron саг shed, 
See Official Notices" to-day. 


Blackburn.—November 24th. Boilers, stokers, super- 
: heaters, economisers, feed pumps, pipes, condensers, ash and 
conveying plant, See Official Notices November 7th. 


Bristol.—November 14th. Arc cables, See “ Official 
Notices " October 24th. 
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 Brussels,--November 19th. The Belgian State Rail- 


ways Administration wants tenders for telegraph insulators. 


Clacton.—December 22nd. Two economic boilers, 
piping; two 100-K w. steam dynamos, balancer and boosters ; 
switchboard; cables, &c.; accumulators; crane. See “ Official 
Notices " to-day. 

Copenhagen. — November 17th. Two dynamos, switch- 
board, &c. See “Official Notices " October 17th. 


Coventry. — Coal-conveying plant for the electricity 
works. See Official Notices " to-day. 


Durban.—December 5th. (1) Complete telephone ex- 
change equipment, 7,200 lines; (2) Underground dry-core air-epace 
cables for the Corporation. See Official Notices" November 7th. 


Finchley.—November 24th. Boilers, balancing sets, 
crane, batteries, mains, street lighting, &c. See Official Notices 
November 7th. : 


France.—January Ist. The Prefectural authorities of 


the department of Calvados are inviting projects until January 1st, 
1903, for the construction and working of an electric tramway, 
for the transport of passengers and goods between Trouville and 
Honfleur, a distance of about 10 miles. Particulare may be 
obtained from, and proposals are to be sent to, La Prefecture de 


Calvados, Caen. 


Halifax.—November 20th. 750-KW. steam dynamo 
with condenser. See Official Notices October 24th. 


Italy.— November 25th. The Adriatic Railway authori- 
ties in Florence are inviting tenders until the 25th inst. for the 
supply of three electric locomotives. 


London.—November 18th. The L.C.C. invites tenders 
for road-work and plate-laying for the reconstruction of certain 
tramways on the conduit system. Engineers’ Department, Spring 


Gardens. 


Lowestoft.—November 26th. Overhead equipment and 
poles; cables, &c., for tramways. See “ Official Notices " Oct. 31st. 


Malta.—November 28th. Тһе local authority at 
Valetta wants offers for the concession of electric tramways con- 
necting Valetta and Cospicua, Senglea and Vettoriosa and the 
Casal Zebbug. Particulars from Mr. Wm. Casolani, Receiver- 
General and Director of Contracts, Valetta, Malta. 


Manchester.—November 19th. The Electricity Cor- 


mittee wants tenders for the supply, delivery and erection of cast- 


iron storage tanks at Stuart Street station. 


Manchester.— November 26th. Power and distributing 
circuits, arc and incandescent lighting at Stuart Street station and 
ten sub- stations. Вее Official Notices” to-day. 


Pontypridd.— November 22nd. Tramways permanent 
way, traveller and storage battery. See Official Notices Oct. 31st. 


Radeliffe.— November 14th. Steam dynamos, boilers, 
superheaters and econom isere, condenser and pumps. See Official 
Notices October 31st. 


. Southampton.—November 18th. (1) Car bodies; (2) 
5 equipment and trucks. See Official Notices " October 


Spain.— November 28th. The municipal authorities of 
Chinchilla are inviting tenders until the 28th inst. for the conces- 
sion for the public and private electric lighting of the town during 
& period of 15 years.  Particulars may be obtained from, and 
tenders are to be sent to, El Secretario del Ayuntamiento de Chin- 


chilla, Spain. 

Stalybridge, — November 24th. Motor- generators, 
switches, starting motors and transformers, booster sets, balancers, 
air compressors, accumulators and travelling cranes for the Staly- 
bridge, &c, Tramways and Electricity Board. See Official 
Notices” November 7th. 


Sunderland.—November 28th. Steam dynamo, three- 
phase motor-generators and transformers, and switchboards. See 
" Official Notices " October 17th. 


Swansea. December Ist. Electric motors and starting 
switches (12 months’ supply) for the Corporation. See Official 
Notices " to-day. 


Tien - Tsin, — November 80th. The Municipal 


Becretary at Tien-Tsin is calling for proposals for the lighting of 
id British concessions by electricity. See this column for August 


Warrington.—The Electricity Committee invites tenders 
{ог a 12 months' supply of paper-insulated cables. Specification, 
&c., from the Borough Electrical Engineer (one guinea). 


"CLOSED. - 


Bury.— The tender of the Forest City Electric Co. for 
rail bonds has been accepted by the Corporation, who use 
the “ Protected " type of rail bonds throughout their new tramways 
system. i | 

Cleckheaton,—The following tenders for supplies to tlie 
electricity works have been accepted by the U.D.C.:—Messra. 
Atkinson & Thornton, Cleckheaton, for wiring the electricity works; 


the British Insulated Wire Co, Prescot, for jointers' tools, &c. ; and 
the General Electric Co., Ltd., Manchester, for ohmmeter and gene- 


rator. 

France.—The contract for tke supply of five electric 
motors — one 30-H. P., one 20-H.P., and three 7 H.P.—for the Paris 
municipal paving-block works bas been placed with the Compagnie 
Générale Electrique de Nancy. 


Newport (Mon.).—The Corporation has accepted the 
tender of Messrs. W. T. Glover & Co. for overhead equipment of 


electric car sheds and yard, the amount being 4620; and that of 


Messrs. W. A. Baker & Co. for supplying gangways, &c., at the new 
power station for £895. 


Peterborough.—Messrs. Crompton & Co., Ltd., have 
secured a contract from the Corporation for one each 120-K w. 
and 240-K w. traction generators, coupled to Willans engines, also a 
traction switchboard, and a Chelmsford " reversible booster. 


Sheffield. — A 500-xw. alternator, extensions to existing 
machines and switchgear extensions are to be supplied by Messrs. 
Ferranti, Ltd. 


Walsall.—The T.C. has accepted the following tenders 
for the electrical department:— Messrs. Lambert Bros., Walsall, 
exhaust pipes for the new engine room (£160); Messrs. E. Green 
and Son, Ltd., an economiser for the Wolverhampton Street 
generating station (£514); Messrs. Bumstead & Chandler, an 
induced draught apparatus (£379); Messrs. John Russell & Co., Ltd., 


of Walsall, steam pipes (£268). 


FORTHCOMING EVENTS. 


Friday, November 14th. — Electro - Harmonic Concert (Ladies' 
Night) at the Crown Room, Holborn Restaurant. 
Extra tickets of admission may be obtained from 
Mr. W. E. Lane, the hon. secretary, at the reduced 


price of 18. each. 


Tuesday, November 18th.—At 8 p.m. Institution of Civil Engi- 


neers. Meeting. Paper to be further discussed :— 
"Electric Tramways,” by C. Hopkinson, B.Sc., B. 
Hopkinson, B.Sc., and E. Talbot. The succeeding 
paper will be :—“ High Speed Electrical Generating 
l'iant," by T. H. Minshall. 

Wednesday, November 19th.—At 7.30 p.m. Institution of Elec- 
trical Engineers (Students' Section) Meeting. Mr. 
J. D. Griffin will open a discussion оп “ Steam v. Elec- 
tric Traction." 

Chemical Society Meeting at Burlington House. 

Edinburgh Students’ Engineering Society. Visit to 
Messrs. Bruce Peebles & Co.'s Tay Works. 

At 8 p.m.—Institution of Electrical Engineers (Birming- 
ham Local Section). Meeting in the University 
Buildings (Ordinary General). Address by the chair- 
man, Mr. Henry Lea, on “Recent Progress in Elec- 
trical Engineering in Great Britain.” 

Friday, November 21st.— At 8 p.m. Institution of Junior En- 
gineers. Inaugural meeting of the Session at the 
Westminster Palace Hotel. Col. Edward Raban, C.B., 
will deliver his Presidential Addrets on “The Prepara- 
tion of Engineering Projects.” 

At 7.30 p.m.—North-East Coast Institution of Engineers 
and Shipbuilders. Meeting at the Lecture Theatre of 
the Literary and Philosophical Society, Newcastle. 

Wednesday, December 17th.—Institution of Electrical Engineers. 
Annual dinner in the Grand Hall of the Hotel Cecil. 


NOTES. 


Alleged Burning by X Rays.—An interesting case is 
pending in the Supreme Court of Queen’s County, N.Y. The 
plaintiff, George Durst, employed as collector to a brewery, sues for 
$50,000 for damages for injuries alleged to have been sustaincd 
through the surgical use of the X rays. The rays were used tu 
diagnose a case of appendicitis, which was subsequently operated on 
successfully ; and the defendant, Dr. Samuel Lodge, says that the 
“burn” was due to the antiseptic preparations used for the opera- 
tion, and in no way could have been due to the rays, 
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Institution of Junior Engineers.—The programme 
of this enterprising Institution for the 1902—1903 session has been 
published. The meetings are held at the Westminster Palace Hotel 
on Friday evenings, at 8 p.m., as follows: 

October 24th, 1902. — Annual general meeting. 

November 2lst.— Presidential address on the “ Preparation of Engineering 
Projects," by Col. Edward Raban, C.B., R.E., Director of Works of the Navy. 

December 5th.—'* The Planimeter, Explained Simply, without Mathematics," 
by Mr. William J. Tennant, A. M. I. Mech.E., Past-Chairman. 

January 2nd, 1903.—'' Marine Boilers: A Consideration of the Relative 


Values of Different Types," by Mr. H. M. Routhwaite, M. l. Mech. E., Hon. 
Member. 


February 6th.—" Calorimetry,” by Mr. W. Garnet Wernham, Member. 


February 14th (Saturday, at 7 p.m.).—-Eighteenth Anniversary Dinner in the 
Victoria Hall of the Hotel Cecil. 


March 6th,—:* Practical Notes on the Use and Maintenance of Electric Motors 
for Factory Purposes," by Mr. W. T. George, Member. 
March ldth (Saturday, at 7 p.m.).—Conversazione. 


April 3rd.—" Greasy Condensation Water as Boiler Feed," by Mr. William 
Paterson, Member. 


May 1st. "The Effect of Design on Methods of Construction, from a Con- 
tractor's Point of View," by Mr. R. W. Newman, M. I. Mech. E., Member. 


Those young engineers among our readers who are desirous of 
knowing more about the Institution should communicate with 


Mr. W. T. Dunn, the secretary, at 39, Victoria Street, West- 
minster, S. W. 


An American Sewage Pumping Installation, — 
In the matter of sanitation, whether it be in the disposal of refuse 
or of sewage, we are, in spite of our shortcomings, in advance of 
America. The first electrically-driven pumpiug station—according 
to the Electrical lV'orld and Engincer, N.Y.—has just been put down 
at Pittsfield, Mass. Hitherto, the whole of the sewage from this 
town flowed directly into the Housatonic River, but under the new 
scheme it is pumped to the outskirts of the city, a distance of 24 
miles, to a large filter bed. Here it is passed through the necessary 
filtering media, consisting principally of sand, and finally passes, 
clarified and harmless, into the river. The pump is of the Smith— 
Vaile three-crank type, specially constructed for this class of work, 
and is fitted with leather-seated clapper valves. Its capacity is 
200,000 gallons per hour, against a head of 54 ft., at a crank speed 
of 29 revolutions per minute. As the pump works for only 10 hours 
a day, storage reservoirs of 1,500,000 gallons capacity are constructed 
between the pumping station and the screen house. The gases 
from these reservoirs are led by means of ducts to the base of a 
chimney, in which a Sturtevant fan is fixed to assist the draught 
when required. A synchronous polyphase motor of 85 HP. drives 
the pump through belting and gearing, and the disadvantages of 
this type of motor, as compared with the ordinary continuous 
current or the poly phase induction motor, are well illustrated. In 
the first place the motor must be started up on no load, which 
necessitates a friction clutch on the countershaft. Then, a 7-R.P. 
induction motor is required to start the big synchronous motor, and 
as the two are belted together, fast aud loose pulleys on the large 
motor shaft are necessary, together with bracket and outer bearing. 
The starting resistance is of the liquid type, and is placed in the 
secondary or rotor circuit. In addition to this complication, a con- 
tinuous-current exciter is needed, this, also, being belted to the 
synchronous motor. In all, therefore, this motur has no less than 
four pulleys, the main driving pulley at one end of its shaft, and, 
at the other end, fast and loose pulleys for the starting motor, and 
а fast pulley for the exciter. The line pressure ів 2,300 volts at 60 ~. 
Toe starting motor is connected through transformers, which reduce 
the pressure to 500 volts. It is intended to duplicate the plant 
shortly, and foundations forthe extra set have been laid. 


Those German Locos.: how they Met the Test.— 
In coanection with the statement by Lord George Hamilton that 
the delay in the delivery of German engines to India was the con- 
sequence of the rigid application of the British tests, the London 
correspondent of the Scotsman understands that the tests have been 
found more severe than the German firms reckoned on, and have 
thrown out a Jarge pumber of the engines. The cylinders have, it 


is stated, been found defective in no fewer than 80 cases, and one 


locomotive could not be got to run at all in consequence of the 
frame fouling the gear. The contracts are being so much impeded 
by these tests that some of the locomotives will cause a loss of 
25 per cent. to the firm that has to deliver them. 


Consultants and Trade Discounts.—We understand 
that a conference took place last week between the National Elec- 
trical Contractors’ Association and the National Electrical Manu- 
facturcrs’ Association, when it was agreed that the interests of the 
two associations should ba united with a view of bringiog under the 
notice of the various Institutions the breaches of professional 
etiquette which have of late become so prevalent with architects 


and consulting engineers by claiming on their own or their cl.ents’ | 


behalf the trade discounts. 


Annual Dinner.—The first annual dinner and smoking 
concert to be held by Messrs. Elliott Bros. takes place on Saturday, 
November 22nd, at the Horse Shoe Hotel, W.C. Friends so 
desiring can obtain tickets from Mr. Collins or Mr. Passmore, at 
Century Works, Lewisaam. 


Fatality.—An employé of Messrs. R. W. Blackwell & Co. 
while at work on a tower wagon erecting the overhead tramways 
equipment at Warrington, met his death through a pull-over sud- 
denly snapping. Не was thrown off the wagon into the roadway. 
He fell on his head and died shortly afterwards. 


a 


The Faraday Club.—The third dinner of the above 
club was held at St. Ermin’s Hotel on Friday, the 7th inst., Mr. J. 
Swinburne (president) in the chair. Seventy members and guesta 
were accommodated in the handsome new dining ball, amongst 
whom the following represented the engineering profession, vis., 
Messrs. 8. Z. de Ferranti (vice-president), A. P. Trotter, E. M. 
Lacey, Hugo Hirst, Leslie Robertson, A. M. Billar, A. T. Snell, 
J. J. Steinitz, Vaughan Pendred, G. R. Dunell, Dr. 8. Rideal, 
W. G. MeMillan (secretary, Institution of Electrical Engineers), E. 
Worthington (secretary, Institution of Mechanical Engineers), and 
B. H. Brough (secretary, Iron and Steel Institute), Фе, After 
honouring the loyal toast, Mr. B. H. Brough proposed the health of 
club, and explained its interests and objects amongat engineers of 
every calling, to which the president responded in a happy speech. 
He assured his audience that 180 members now enrolled by no 
means represented the limit of scope, and a very bright future 
awaited the efforts of an energetic committee, seeing that the 
management of the hotel were fully alive to its prospects and 
permanent arrangements have been accordirgly made. A very 
extensive list of complimentary technical journals supplied was 
& great boon, which, no doubt, would be increased from time to 
time, and he was glad to say that the Council of the Institution ot 
Electrical Engineers had availed themselves of the offer made by the 
committee for the use of the club quarters for Council meetings, &c., 
on Institution nights. Mr. Sanger Shepherd had consented to read 
a paper to the club on “Colour Photography," on Wednesday, 
December 3rd, and further arrangements for the winter programme 
would be duly announced. Mr. J. P. Maginnis proposed “ The 
Guests,” to which Mr. Vaughan Pendred and C. H. W. Biggs 
responded for the mechanical and electrical engineers respectively. 
An enjoyable dinner was followed forthwith by a smoking concert, 
admirably directed by Mr. Wilson James, a deservedly well-known 
humourist. 


Society of Arts.— he arrangements for the session 
which opens on November 19th with Sir Wm. Preece's presidential 
address, are as follows: — 

November 26th.—“ Le Tunnel du Simplon, et la nouvelle ligne 
de chemin de fer directe Anglo-Italienne pour l' Orient,“ by Dr. 
Gustave Goegg, Professor of Technology at the High School of 
Commerce, Geneva. 


“Industrial Trusts" by Prof. W. Smart, LL.D. (After Christ- 


mas.) 

“Oil Lighting by Incandescence,” by Arthur Kitson. (After 
Christmas.) 

“The Metric System," by A. Sonnenschein. (After Christmas.) 

“The Cost of Municipal Trading,” by Dixon H. Davies. (After 
Christmas.) 

A course of Cantor Lectures will be delivered on Monday 
evenings at 8 o'clock, as follows:—'' The Future of Coal, Gas, and 
Allied Illuminante," by Prof. Vivian B. Lewis. Four lectures on 
November 24th, December 1st, 8th and 15th. 

" Hertzian Wave Telegraphy in Theory and Practice," by Prof. 
J. A. Fleming, M.A., D.Sc., F.R.S. Four lectures on March 2nd, 
9th, 16th, 28rd. 

„Mechanical Road Carriages,” by W. Worby Beaumont, M. I. C. E. 
Four lectures on April 27th, May 4th, 11th, 18th. 


I. E. E. (Newcastle Section).—Mr. J.H. Holmes presided 
at the third annual dinner of this local section of the Institution, 
which was held in the County Hotelin that city on 5th inst. Mr. 
A. W. Heaviside proposed * The Mayor and Corporation of New- 
castle," and the Mayor (Ald. Newton), 1n responding, said the future 
was in the grasp of the electrical engineer, and all looked to them 
to do even more in the future than in the past. Mr. A. C. Swinton 
proposed the toast of “The Durham College of Science and the 
Learned Societies," to which the Rev. Principal Gurney and Mr. 
Joha Tweedy replied. Mr. W. Cail, the chairman of the Newcastle 
Tramways Committee, proposed the ‘Institution of Electrical 
Engineers” He said the municipalities had gained the most in the 
past, and would gain the most in the future from the efforts of the 
electrical engineer. They bad lighted the homes of the people, and 
provided magnificent means of traction, while the municipalities, 
he hoped and believed, had not been backward in assisting elec- 
trical science. Mr. Swinburne, the president of the Institution, in 
acknowledging the toast, referred to the important part that New- 
castle had taken in the development of electrical science, instancing 
the introduction of the electric incandescent lamp by Mr. J. W. 
Swan, and the turbine by Mr. Parsons. Mr. C. Harrison, engineer 
to the North-Eastern Railway Co., in response to calls, claimed that 
the company he represented was a progressive one. He could not 
say whether the scheme they were attempting, of instituting elec- 
tric traction on some of the lines locally, was а good one or not; 
that was в question for the future. Still, they were going to try it. 
After other toasts the proceedings terminated. 


Simple Pole-Finder.—Pole-finding paper of the ordi- 
nary type is not always handy when required, and it is well to 
know of а convenient substitute. For this purpose, says l'Industrie 
Electrique, common blue prints are admirably adapted. All that is 
necessary is to cut a slip from an old print, moisten it, and apply it 
to the terminals of which it is desired to ascertain the polarity. In 
a few seconds the blue paper in the neighbourhood of the negative 
terminal will be bleached, the ferro-prussiate of potash being de- 
composed, with the liberation of potash at the negative. We have 
tried this suggestion, and find it to be perfectly successful. 


Electric Post.—The Central News Rome correspondent 
tays that Signor Piscicelli left f. r London on Monday to form А 
tyndicate to estab'ish his n: electric post, 
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Personal.—In the list of birthday honours the following 
appointments have been made to the Imperial Service Order :— 
d. Н. Comport, Eeq., Superintending Engineer, Telegraph Service ; 
T. Mason, Esq., Traffic Manager, Telegraph Service; E. Yeld, Esq., 
Assistant Secretary to the Post Office. 

The Daily Chronicle of Tuesday last refers to the disappoint- 
ment which has been caused to many scientific friends and 
admirers by the omission of the name of Dr. J. Wilson 'Swan, 
the inventor of the incandescent electric lamp, from the list 


rendered invaluable service to electrical science and engineering 
during his long career, and we join with others in regretting that 
he bas not yet been selected for merited recognition. 

It is reported that Prof. J. J. Thomson, Professor of Experi- 
mental Physics at Cambridge, has been appointed Billiman lecturer 
at Yale. 

We regret to inform the many friends of Mr. F. E. Andrews, 
A. M. IE. E., works secretary at the Falcon Works of the Brush 
Electrical Engineering Co., Ltd, Loughborougb, of his breakdown 
in healtb, in consequence of which he has been ordered a six 
months' rest at Davos Platz. | 

The Postmaster-General has appointed Mr. J. M. Maclachlan to 
be Assistant Controller of the Central Telegraph Office, St. 
Martin’s-le-Grand. 

Mr. W. J. Hammer recently returned to New York after a four 
months’ visit to Europe. He has been making a study of the latest 
electrical and engineering developments in England, Norway, 
Sweden, Switzerland, Belgium, France, Denmark and Italy, spend- 
ing some time inspecting the Valtellina three-phase railway in 
Italy. | 
Mr. Lord, of Lord & Shand, of Plymouth, has been presented by 
his staff with a set of table silver on the occasion of his approach- 
ing marriage with Miss M. Strickland, of Sizergh Castle, Westmore- 
land. 


London County Couneil.—At the meeting on Tuesday 
the Council referred to the Highways Committee for consideration 
of 22 tenders received for the supply and erection of three low- 
pressure switchboards for the tramway sub-stations. 

The Joint Com:nittee on Tube Railways presented a report ex- 
pressing the opinion that the Council should press for an immediate 
and complete inquiry into the whole subject, and that in the mean- 
time no further projects should be allowed to proceed in Parliament. 
During the discussion, which extended over two hours, it was sug- 
gested that à Royal Commission should be appointed, and also that 
the Council itself should promote & scheme for the construction of 
tube railways. Eventually, the Council adopted a lengthy set of 
resolutions on the matter, resolving to support a deputation to wait 
upon the President of the B. of T. with reference to the proposed 
Royal Commission. 

The Parliamentary Committee, in referring to the rejection from 
the Council's General Powers Bill of 1902 of clauses proposing to 
authorise the borough councils to expend money on wiring and 
fitting premises for electric lighting, stated that further lettera had 
been received from local authorities announcing that the power in 
question was in some cases greatly needed, and asking the Council 
to make another attempt to obtain the legislation desired. After 
consideration the Committee were of opinion that the request 
should be acceded to, but they had pointed out that the suoceas of 
the application must, to a very large extent, depend upon the co- 
operation of the borough councils. On the recommendation of the 
Committee the Council resolyed to insert similar clauses in its 
General Powers Bill of 1903. 


The Freedom of the Press.—We are used to calling 
attention to the ignorant mistakes made by the smart young men 
of the daily press when endeavouring to tell the public about things 
electrical, but when an important “daily " publishes a defamatory 
libel on а man who has done so much for legitimate electrical 
business as Mr, Emile Garcke, it gives rise to feeliogs of indignation. 

On the 11th inst. appeared the article to which we refer. It is 
called “The Development of the Electrical Trust: Jabez Balfour 
and the Electric Construction Corporation,” and after premising 
that what follows is “absolutely trustworthy,” it proceeds to link the 
names of Jabez Spencer Balfour and Henry Granville Wright 
with that of Mr. Garcke, on the ground that they were all 
three directors of the Electric Construction Corporation, and 
ш support of this, the claim is made of documentary evidence. 

the writer possessed any knowledge of his subject, beyond 
Such evidence, and were he old enough to remember the period, 
he would be aware that it was after the arrest of Messrs, Balfour 
and Co., and, because of their arrest, that Mr. Garcke, a man of 
quite another kidney, went into the corporation as managing 
director, to clean the stable. The sweeping out was a tough job, 
requiring a subtle brain, a hard face, and very hard work. The 
coffers were empty, and there was nothing for it but reconstruc- 
tion. Who, knowing the corporation's antecedente, would find the 
money? It was put down by a company of which Mr. Garcke was 
b r, and one of his reasons for joining the board was to look 
alter it. We know it now as a success, and at the man who effected 
this change, the Daily News, in ignorance of the real state of affairs, 
now flings its filth. 

Not content with traducing Mr. Garcke in connection with the 
E.C.C, by linking him with such men, the Daily News, alluding to the 
Brush Oo., says: "The Brush met this, fate (reconstruction) after 
ome six years of Mr. Garcke's identification with its progress." 
ÁDyone who remembers the period will recall the formation of the 

h subsidia companies and their collapse one after another, 
and the ill repute of the parent and ite offspring. It was Mr. Garcke, 
who, the parent company in hand and re-abeorbing the sub- 


companies, placed it on a sound basis and brought it from impe- 
cuniosity to good standing. He had nothing to do with the man 
agement in its inflated early days, and we should think that M 

Garcke, to whom we offer our cordial sympathy, will scarcely let 
the matter rest where it is. 


The Chatham Car Accident.—On Tuesday the inquest 
into the circumstances attending the deaths of the three men who 
lost their lives in the electric tram accident at Old Brompton on 
October 30th, when 50 other passengers were injured. Major J. W. 
Pringle, R.E., was again present on behalf of the Board of Trade. 
Frederick Charles Pearce, the driver of the car, said that he stopped 
at the top of Westcourt Street Hill for five minutes for a pilot, as 
his instructions were not to go down the hill without one. He saw 
the pilot walking up towards the point, and then he started the 
cat with the intention of picking the pilot up half-way down the 
hill, When he got about 8 yards down the hill the car seemed 
to lurch forward, and he took the electric brake off and let 
some sand out. The car seemed to go at a terrible speed again. By 
that time he had reached the points. He tried to pick the car up 
again, but it dashed round the curve and overturned. By Major 
Pringle: He felt himself competent to take the car down the hill 
without the pilot. Before he started the car he applied the slipper 
brake, and it was kept on all the way down. Beyond the hand, 
slipper, and electric brakes he did not then know of any other 
means of stopping thecar. He knew now there was another way— 
by reversing the current. In answer to Mr. Hearn, who repre- 
sented the relatives of the men who lost their lives, the witness said 
he had been suspended from driving. He was engaged asa driver 
after three weeke’ training. The inquest was adjourned. 

Ав we go to press we learn that the Chatham and District Light 
Railway Co. have decided to replace the ordinary "hand" pattern 
brakes throughout the system, by the Westinghouse magnetic brake, 
the order for the equipments having been placed with the British 
Westioghouse Electric and Manufacturing Co. 


Electric Shock Fatality.—On Monday evening last a 
fitter named Withers, employed at the Metropolitan Electric Supply 
Co.'8 station at Manchester Square, received a fatal shock. We 
shall report the circumstances, as told at the inquest, in our next 
issue. 


An Interesting Specification, —A few weeks ago, 
after the date of sending in tenders had passed, we received a copy 
of a specification for the electric plant required for the lighting of 
Ladysmith, South Africa. This is an evidence of the rapidity with 
which events move along, for it ig only necessary to mention the 
name to recall in men's minds memories of the famous siege so lately 
a thing of the past. And now the town wishes to give evidence of 
its commercial activity by the installation of the electric light. It 
is true that the present demands are for a modest beginning. Mr. 
John Roberts, the Durban electrical engineer, has prepared the 
specification, which asks for two 50-K w. steam generators and the 
erection of an overhead three-wire direct current network. The 
plant required is as simple as possible, three locomotive ty pe boilers, 
each capable of supplying one steam set, two steam generators, 
each cousisting of a high speed engine direct coupled to two 
20-KW. dynamos each of 200 volts, the sets working at 140 lbs. 
steam pressure. А switchboard, feed heater, injector, donkey 
pump, and the necessary steam and exbaust pipes and connections 
practically complete the power house equipment, and out-of-doors 
Mr. Roberts proposes to employ overhead wires mounted on steel 
posts of tLe Siemens telegraph type. The wisdom of this method 
of running wires in the early days of an undertaking has been from 
time to time severely criticised, but for pioneer work Mr. Roberts 
has found it very ueeful in Durban, and probably the results will 
be the same at Ladysmith. We call atteation to this specification 
as it is of the simple type, which proves successful for small installa- 
tions in new countries, and at the present time there are a number 
of towns in our South African colonies which will very soon be in 
a position to follow the example of Ladysmith. Oar manufac- 
turers would do well to note tbeir wants, so as to be ready to 
quickly meet the demand for small reliable units when it arises. 


For Sale,— Messrs. Wheatley Kirk & Co. will sell by 
auction at the Charing ‘ ross and Strand Electricity Supply Co.’s 
Maidea Lane works six Willans engines with dynamos, Belliss 
engine coupled to 6-ft. exhaust fan, feed-water heaters, pumps, six 
15€-H.P. aud one 250-H.P. Babcock & Wilcox boilers, &c. See our 
advertisement pages this week. 


The Engineering Trades of South Africa.—It will 
be remembered that some months ago three special commissioners 
were appointed by the South Africa Trade Committee to inquire, 
for the benefit of British mar ufacturers, into the business prospects 
and general conditions which prevail in the South African Colonies, 
After spending about seven weeks on African soil, two of the com- 
missioners returned and prepared their reports, and these have 
now been issued. A brief reference thereto appeared in our issue of 
October 17th. The report on the engineering trades has been 
drawn up by Mr. Ben. H. Morgan, and that on the general trades 
by Mr. T. N. Jenkin. A copy of the former bas been sent to us for 
review (P. S. King & Son, Westminster, 15s.), and a perusal of it 
leads us to believe that engineering firms, whose eyes are now 
turned very attentively towards the wants of South Africa, will find 
it a very useful volume, containing information which they may 
study with profit to their own industrial operations. The matter 
contained in the couple of handred pages of the work necessarily 
covers a very wide range of subjects. There is something of 
electrical interest in many of the sections, but.the chief one in this 
respect is that devoted exclusively to electrical mining, tramway 
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and lighting machinery." That the outlook is promising goes with- 
ont saying, but the competition to be met with is bound to be keen, 
whether in relation to price or any other feature. Three-phase work 
there is, of course, a good field for, and the author points out 
various ways in which British firms should with advantage more 
energetically endeavour to meet the requirements. The whole of 
the Rand electric mine installations are said to require 
remodelling, especially as there is a tremendous extension 
of the mining industry anticipated very shortly. Details 
are given of the kinds of machinery employed at several electric 
light and power works for the information of manufacturers. A list 
of the principal electric tramways and lighting undertakings, with 
very brief details of their systems of working, is printed, and the 
electrical work, on the Cape Government and Natal Government 
Railways is described. Space prevents our making апу further 
reference to this interesting publication, but we may say that we 
consider it a book well worth reading, and afterwards keeping at 
hand for reference. 


РА 


THE CENTRAL STATION ENGINEER. 


THE first annual social and prize distribution of the Leeds City 
Electric Lighting Department Cricket Club was held on Saturday 
evening, Mr. DICKINSON, the manager, presiding. The chairman, 


after an interesting speech, distributed the prizes to Messrs. Oddy, ` 


Newby and Wildman, who have attained the best averages during 
the past season. The members moved a hearty vote of thanks to 
the cbairman for the valuable assistance he had given as president 
of the club, and the rest of the evening was spent in dancing. 

Mr. W. M. Nerson, electrical engineer to the Corporation of 
Greenock, bas received an important appointment in Queensland, 
under the Brisbane Tramways Со, and bas accordingly 
resigned his position in Greenock. Mr. Nelson was born in 
Australia, where his father was at one time Premier of Queensland. 

The Stockton-on-Tees T.C. on November 4th decided to increase 
the salary of Mr. J. J. ©мттн, manager of the electricity works, 
from £250 to £275 per annum. 

The Sheffield Corporation E.L. Committee has granted the fol- 
lowing increases of salary to officials in the electric light depart- 
ment :—Mr. Н. S. R. Parton, secretary, from £300 to £325; Mr. 
J. W. Barnes, superintendent of wiring and fitting department, 
£237 108. to £250; Mr. C. E. R. Biaain, assistant superintendent, 
£166 to £176; Mr. J. W. BravcHaMP, superintendent of factory, 
£210 to £220. Other minor increases raised the total from £3,190 4s. 
to £3,402 16s. per annum. 

Mr. F. V. Brown, senior watch engineer to the Metropolitan 
Electric Supply Co., Ltd., has been appointed assistant outdoor 
superintendent for switchboard erection by Messrs. Ferranti, Ltd., 
Hollinwood, and takes up hia new duties on the 15th inst. 
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NEW COMPANIES REGISTERED. 


General International Wireless Telegraph and Telephone 
Co., Ltd. (75,277).—This company was registered on October 31st, with a capital 
of £150,000 in £l shares, to adopt an agreement with J. T. Armstrong to use, 
develop, grant licences in respect of and otherwise turn to account the patents, 
inventions and rights referred to therein, and to carry on the business of elec- 
tricians, mechanical engineers, suppliers of electric light, beat and power, tele- 
phone and telegraph constructors and owners, Mannfacturers of and dealers in 
torpedoes, actinants, railway and other signals, fire alarms, lamps, military 
equipments, mine exploding apparatus and the like, &c. The first subscribers 
(each with one share) are: I.icut.-Col. Gerard-Smith, K. C. M. G., Holford 
House, Baldock, Herts.; F. A. Moore, 118, Southwark Street, S.E., merchant ; 
D. J. Morgan, VI. I., 20, Bishopsgate Street. E. G., merchant; W. A. McArthur, 
M.P., 18—19, Silk Street, Cripplegate, EC, merchant: W. F. Pankburst, 
1, Austin Friars, E. G., stockbroker; F. €. Burnett, 128, Pall Mall, 8.W., navy 
avent and banker; and A. H. White, 2, Windmill Hill, Hampstead, author and 
jonrnalist. No initial public issue. The number of directors is not to be less 
than three nor more than seven: the first are to be appointed by the sub- 
scribers; qualification, £500; remuneration, £2,000 per annum and a share in 
the profits, divisible (such share not to exceed £10,0C0 in any year). 


Inland Waterways, Ltd. (75,302). This company was regis- 
{егей on November 3rd, with a capital of £15,025 in 15,000 ordinary shares of 
£l each апа 500 adventurers’ shares of 1s. each, to construct, lease or acquire 
canals, rivers, navigations, wharves, ships, works, buildings, land and con- 
veniences in England, to equip end work canals by electrical, steam, horse or 
other power, &c. The first subscribers are:— R. F. Collinge, Hazelcroft, 
Killinghall, Ripley, Yorkshire, electrical ebgineer, with 1,500 ordinary shares ; 
Lt.-Col. C. J. L. Stuart, 36, Clarges Strees, W., with 1,000 ordinary and 50 
adventurers’ shares; Capt. W, J. Underwood, 15, Brackley Road, Chiswick. W., 
electrical engineer, with 62 adventurers’ shares; L. W. Jenkins, Clevedon, 
Perry Vale, Forest Hill, S.B., secretary, with 62 adventurers’ shares; 
A. В. Upward, 170, Warwick Gardens, W., consulting engineer, with 26 
adventurers’ shares; G. Callender, 25, Victoria btreet, 8.W., civil engineer, 
with 500 ordinary shares; and A. Pollock, 27, Ely Place, Holborn, E.C., 
solicitor, witb 225 adventurers’ shares. No initial public issue. The number 
of directors is not to be less than three nor more than seven, the subscribers 
are to appoint the first ; qualification, 250 ordinary or 50 adventurers’ shares. 
Registered office, 28, Queen Victoria Street, E.C. 


Hindhead and District Electric Light Co., Ltd. (75.361 )— 


This company Was revistered on November 7th, with a capita! of £15,000 in 
£t shares, to acquire the business carried on by J. Grover at Hindhead, Surrey, 
and the undertaking authorised by the Hindhead and District Electric Lightin 
Order, 1902, and to carry on business of suppliers of electric light, heat, ЫЬ. 
апа power, electricians, electrical and general engineers, «с. The first sub- 
scribers are :—J. Grover, 38, Woodberry Down, Finsbury Park, N., builder, 
with 10,000 shares; F. Meen, 29, Gladwell Road, Crouch End, N., accountant, 
with one share; J. Hindsley, 25. Church Crescent, Muswell Hill. N., builder, 
with one share; B. J. Grover, Dale View, Woodside Park, N., builder, with one 
share: A. Grover, 11, Cecil Court, Charing Cross Road, W.C., surveyor, with one 
share; A. Richardson, 23, Trinder Road, Crouch End, N., gentleman, with one 
share ; and Е. Simmonds, 19, Fiusbury Circus, E.C., solicitor, with one share. 
No initial public issue, The numter of directors is not to be less than two nor 
more than five, the first are: - J. Grover (chairman and permanent director), A. 
Grover and F. Meen. 


Electrical Treatment Association, Ltd. (75,365.)—This com- 
pany was registered on November 8th, with a capital of £2,000 in £1 sabares, to 
acquire the goodwill of a system for treating diseases by electricity, to treat 

ersons medically by electrical method, to adopt an agreement with W. N, 

rough, E. E. Bartlett and C. W. Cox, and to carry on the business of manu- 
factuiers of and dealers in electrical appliances for medical and other purposes 
Ke. The first subscribers (each with one share) are: —W. N. Brough, south 
John Street, Liverpool, gunpowder merchant; Miss E. C. Brough. Canning 
Street, Liverpool; T. F. Webster, Dwerryhouse Lane, W. Derby, Liverpool 
cashier; D. P. Maddin, 953, Kensington, Liverpool, clerk; C. Collins, 4, 
Harrington Street, Liverpool, chartered accountant; Н. A. Maw, 4, Harrington 
Street, Liverpool, chartered accountant; and C. Collins, jun., 44, Hertford 
Drive, Liscard, articled clerk. No initial public issue. W. N. Brough is per- 
manent managing director; qualification, 100 shares, Registered office, 4, 
Harrington Street, Liverpool. 


OFFICIAL RETURNS OF ELECTRICAL . 
COMPANIES. 


A. Reyrolle & Co., Ltd.  (70,210.) — Electrical appliance 
manufacturers, electricians, electrical engineers, &c. — A first mortgage de. 
benture, dated October 8th, 1902 (created September 19th), to secure £2,000, 
charged on the company’s undertaking and property, present and future, fn. 
cluding uncalled capital has been registered. Holders, C. J. Spence and 
J. W. B. Pease, bankers, of Newcastle-on-Tyne. 


Mono-rail Portable Railway Co., Ltd. (59,074). — A memo- 
randum of satisfaction to the extent of £100 of first debentures and to the 
extent of £800 of second debentures, dated April 23rd, 1902, securing respec- 
tively £1,666 13s. 4d. and £5,833 68. Ad., has been filed. Amounts previously 
paid off, first debentures, £200; second debentures, £1,200. 


Lewisham and District Electric Supply Co., Ltd. (66,420).— 
A debenture dated July 8th, 1902, to secure an indefinite amount, and now 
stamped to cover £6,000, charged on the company’s undertaking and property, 


has been reristered. Holders: Blackheath and Greenwich District Electric 
Light Co., Ltd. 


Langdon-Davies Motor Co., Ltd. (55,830).—Issue on October 


23rd ої £2,000 debentures, part of a series created October 15th, 1902, to secure | 


£6,000, charged on the company's undertaking and property, present and future, 
including uncalled capital. No trust deed. Holders: A. W. Cree, C. E. Cree, 


A. Soames, G. W.S. Crawley, A. Hartmann, G. Hartmann, and W. Hartmann. 
No previous issue of same series. | 


Halifax and Bermudas Cable Co., Ltd. (28,972). — This 
company's annual return was flled on September 80th, when the entire capital 
of £20,000 in £5 shares had been taken up. £50,000 considered as paid. Mort 
gages and charges: £70,002. 


Woking Electric Supply Co., Ltd. (46,175). —Іввпе on October 
90th of a debenture for £50, part of а series created November 2nd, 1899, to 
secure £95,000, charged on the company's undertaking and property, present 
and future, including uncalled capital. No trustees. Total amount pre- 
viously issued of same series: £18,700. 


Renewable Electric Lamp Co., Ltd. (63,144.) — Issue on 
November 4th, of £3,800 debentures, part of a series created Angust 12th, 1902, 
to secure £5,000, charged on the company's undertaking and property, present 


and future, including uncalled capital, No trust deed. No previous issue of 
same series. 


SUPPLY STATION ACCOUNTS. 


THE electricity department accounts of the 
Aberdeen Aberdeen Corporation are made up to July 31st 
Corpóration in each year. The report by Mr. J. A. Bell, the 
Electricity City electrical engineer, states that the year to the 
Accounts. end of July last was cne of exceptional activity, 
due largely to the new Ferry Hill electricity 
works, and the electrification of the Union Street bridges, Bayview 
and circular routes of tramways. Supply from the new works was 
Started on November 4th, 1901, with temporary plant and buildings, 
while the change-over to the permauent plant has been gradually 
proceeded with since that date, but the Cotton Street works will 
have to do a large share of this winter'sload. The present installed 
capacity is, Cotton Street 1,200 xw., and Ferry Hill 1,240 kw. 
Mains bave been laid giving over 3 miles of additional frontage. 


GENERAL STaTEMENT. 


Total capital expenditure (less А 
depreciation) | £114,503 £167,172 52,009 


Number of units sold ... 1,199,913 1,546,069 346,656 
Number of 33-watt lamps con- 
nected (excluding traction) } 79,663 101,478 21,810 


Gross revenue — .. — .« .. £18,941 £28,080 £4,139 
Gross expenditure... we 7 s. £9,550 £10,097 £547 
Gross profit ese o 29,391 £12,983 £3,592 
Average price per unit sold .. 366d. 340d. — 26d. 


One hundred and seventy-two new consumers have been con- 
nected, making 950 in all. Motive power is becoming an important 
source of revenue; 90 new motors aggregating 353 m.r. have been 
connected, 66 being hired from the department, and the total is 216, 
representing 838 H.. The units sold for motive power in the last 
three years are :— 

1899—1900. 1900—01, 1901—02. 
42,326 units. 67,244 units. 137,486 units. 


Electric heating is also being taken up, the additions representing 


621 lamps equivalent; 235 private and the same number of public 
arc lamps are on the supply. 
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REvENUD ÜTATEMENT. 


1900—01. 1901—02, 
Gross Per unit. Gross. Per unit. Ino. 


Bale of energy .. .. .. £18,236 3:66d. £91,918 3404 — 26d. 
ne баана ay department) ш = zu Es ep 
Ww 

"for management, * | == = 849 Od. 4- 5d. 

Sale of lamps an ire o n | | 

; to * * 253 04d. — 08d. 

Aena on public har - 625 12d. | 570 094. + 08d. 
bour lamps. 

Sundry guarantees, &c. 30 Old. = = x 

| Gross revenue ... £18,941 379d. £98,080 3:58d. —-91d. 


. The costs have been considerably improved, and each item shows 
s reduction, with the solitary exception of rent, rates, &c., a matter 
over which the engineer has no control. The reduction in cost has 
made it possible to suggest a lower price for the supply charges, 
and the recommendation made was to reduce the “ follow-on” rate 
(after 6d. for the fir:t hour) to 24d. per unit. 


Cost oF PRODUCTION. 


1900— 01. 
Gross. Per unit. 


1901— 02. 
Gross. Per опі Ino, 


Сое AS is АРА пише. £4,698 94d. £4,233  *66d. — 28d. 
" was , wa » e Й e. " 3 
room stores. } 384 07d. 420 *074. ‘00d. 
Salaries and wages incurred 

2 generation &nd distribu. | 1,146 23d. 1,445 22d. — 01d. 
d on. i 

pairs t 
T eee 1,237 25d. 1,237  *19d. — 06d. 
' bouers, &c. T w— 

Works costs ... £7,465 1494. £7,335 1*14d. — 35d. 
Rent, rates and taxes oe 797 16d. 1,382 21d. +054. 
gem еш! expenses, 

ngi- 
dect, searetery бер 430 09d. 485 “084. — 01d. 
ёо. А 
G l tablish t 
charges, stationery and 553 11d. 503 08d. —:03d. 
printing, law charges and 
e expences special ser-| 
vices, lamps sold, com. 305 06d. 392 06d. — 004. 
pensation, &. f 


—— 


£9,550 1:914. £10,097 157d. — 34d. 


Total coste m 


The fall in the price of coal enabled over a third of a million 
extra units to be sold with an increase of only £547 in the gross 
costs, as the revenue obtained from the increased sales amounted to 
no lessthan £4,139, notwithstanding the fall in the average price 
received of over 1d.; the gross profit rose by £3,592 from £9,391 to 
£12,983. Of this £2,508 was taken up by increase in the financial 
charges, leaving £1,084 to swell the profits. Depreciation allow- 
ances were given an additional £553, and the reserve fund £531. 
These figures are very satisfactory, but a large proportion of the 
new capital expenditure during the current year will be 
unremunerative, and the standing charges, therefore, for interest, 
depreciation and sinking fund will be largely increased without a 
proportionate increase in revenue unless the reduced charges act as 
an incentive for a considerable number of new customers to come on 


the mains. 
PROFIT STATEMENT. 


1900— 01. 1901— 02, 

Interest on loans IN £2,842 £4,767 
Sinking fund for repayments : 1,707 2,290 
Net profit carried to depreciation account 2,673 3,226 
„ „ „ » reserve fund 2,169 2,700 
Gross profit ei е 4. £9,391 £12,983 


CITY NOTES. 


Cape Electric Tramways, Ltd. 


SIR CHARLES Evan SMITH presided at Winchester House, E.C., 
on Wednesday morning over the sixth ordinary general meeting of 
the above company, and, in moving the adoption of the report, said 
the board had again to congratulate the shareholders on the satis- 
factory result of the operations of the company. Both the traffic 
returns and the financial results showed a steady and continuous 
Increase from the time that the company was first incorporated. 
For the year ending June 30tb, 1901, they carried over two millions 
more passengers than in the preceding 12 months, and now again 
for the year under review they registered an increase of 2,083,902 
passengers in excess of those carried in 1900—1901. Last year the 
profit and loss account, after making provision for debenture 
interest, showed a net balance to credit of £75,922, and 
this year the net balance to credit under the same con- 
dition was £81,498. This, with £15,341 odd brought for- 
ward made a total net profit of £96,840. From that sum the 
directors had in the past 12 months paid the shareholders 16 per 
bent. represented by three interim dividends, the total aggregate of 
Which amounted to £72,800, but it must be borne in mind that of 


corresponding half-year of 1901. 


this 16 per cent., 4 per cent. was really earned during the preceding 
financial year. , From the operations of 1901—02 a dividend of 12 
per cent. had been paid up to the present time. The directors had 
also placed £8,000 to the credit of that reserve fund, which now 
amounted to £56,000. This left a balance of profit of £16,040 to be 
carried forward. He was glad to вау that the measures he 
mentioned at the last meeting for the completion of the plant, for 
the placing of the power house in a condition adequate to meet the 
requirements of the service, and the provision of fresh 
rolling stock, had been almost completed. The directors 
believed now that every legitimate demand of the public could be 
dealt with in such a manner as to afford no ground for complaint, 
and they trusted that the discontent which, under the stress of very 
peculiar circumstances was felt at the beginning of last year with 
regard to the overcrowding of cars, would not recur through any 
fault of the company. In Port Elizabeth the Humewood extension 
had been completed, and would be presently in working order, and 
tbe board had recently sanctioned a further expenditure in con- 
nection with the power house at Port Elizabeth, thus furnishing it 
with fresh power, calculated to meet all immediate requirements, 
Last year he told them that, although formal sanction for the dock's 
line extension bad been passed, the final permission to commence 
work had not been received, although they hoped to have commenced 
work almost immediately. These hopes, he regretted to Say, had 
not been realised for reasons not clear to the board; the Cape Town 
Municipality and the Harbour Board had not been able to arrive 
at any decision in this important matter, and until that harmony of 
action was attained by those bodies, the company was powerless to 
act. While the board were willing, with due regard to the share- 
holders' intereste to meet legitimate demands for further extensiong, 
yet they had to consider such proposals with great care and caution, 
There was naturally a disposition amongst those who had large 
private interests in Cape Town to seek for such tramway extensions as 
would accentuate the value of those interests, but those 
extensions were naturally expensive, and the question had 
to be studied by the board in tbe light of the effect 
they might have upon the working of the whole system, 
and further with regard to the length of the concession which 
the municipality might be willing to grant, which was a very 
important matter. At present the company had no reason to be 
dissatistied with the results of ita working, and the board had 
necessarily to satisfy themselves that fresh demands for extensions 
are not only legitimately based on the real requirements of the 
public, but also that they could be fairly and safely met with due 
regard to the shareholders’ interests. It was, no doubt, with satis- 
faction they would have noticed that the important litigation 
between the company and the Eastern Telegraph Co. had been 
terminated by a unanimous decision in the company's favour in the 
matter of the appeal heard by the Privy Council in April. The 
decision given was of the greatest importance to all tramway com- 
panies as being certain to afford a test case by which any future suits 
of this character will be decided, and it had given special satisfac- 
tion to the directors, as they endeavoured by every possible means 
to come to, a friendly understanding with their opponents, 
and so avoid the litigation. The board had determined upon the 
further immediate distribution of a 3 per cent. interim dividend, 
which would take the form of a bonus. This would make with 
former dividends 55 per cent. paid on the capital. Ia announcing 
the dividend, however, he was requested by the board to repeat a 
warning which he ventured to say last year as to the inadvisability 
of regarding this high rate of interest as certain of continuance, As 
he then stated they would be wrong to encourage the belief that the 
company would always find itself ia a position to retain this high 
rate of interest, although he need hardly say that the directors 
would use their best efforts to do all that was possible in this 
direction. 

Mr. L. BREITMEYER seconded the motion, and the report was 
adopted. 


Eastern Extension, Australasia and China 
Telegraph Co. 


THE report for the half-year ended June 30th last, to be submitted 
to the meeting on the 19th inst., states that the gross receipta have 
amounted during that period to £283,856, against £346,336 for the 
The latter figures, however, in- 
cluded about £23,000 for revenue derived from exceptional sources : 
consequently the actual decrease in tratfic receipts amounted to 
about £40,000, and is chiefly due to reductions of tariff which have 
not yet resulted in any substantial increase of traffic. The workin 
expenses, including £27,490 for maintenanceof cables, absorb £121 238 
against £115,781 for the corresponding period of 1901, leaving a 
balance of £162,618. From this is deducted £7,692 for income-tax, 
and 46,400 for interest on debenture stock, leaving £148,526 as the 
net protit for the half-year. Two quarterly interim dividends of 11 
per cent. each, amounting to £75,000, have been paid for the halt- 
year, leaving a balance of £73,526 to be carried forward. The 
laying of the British Pacific cable between Canada and Australia 
has recently been completed, and the cable is expected to be opened 
for traffic before the end of the current year. Since the close of the 
half-year the company has contracted to supply and lay, on account 
of the N etherlands Government, a submarine cable between 
Balikpapan, in the island of Borneo, and Kwandang and Menado, 
in the island of Celebes, The cable has been manufactured by the 
Telegraph Construction and Maintenance Co., and will be convey ed 
to its destination and laid by the two repairing steamers now beiug 
constructed for the company on the Tyne. These steamers weie 
successfully launched a few weeks ago and are rapidly approaching 
completion. 


884 THE ELECTRICAL REVIEW, (vol. 51. No. 1,303, Мотвмвив 14, 1902. 


Blackpool Electric Trams (South), Ltd. 


THE Financial News says that on November 8th an informal 
meeting of the preference and ordinary shareholders of this 
company was held at Manchester, Mr. Guthrie (Liverpool) presid- 
ing. The notice convening the meeting stated that an explanation 


would be given as to the present position aud prospects of the com- 
pany, and went on:— 


The present directors and other officers were appointed four weeks ago, ng 
the result of an effort on the part of some gentlemen interested in the com- 
pany's debenture stock, whose desire was to save the position of the company, 
and as far as possible ensure that its objects should be carried into effect and 
without further delay. The Electric Tramways Construction and Maintenance 
Co, Ltd., (irom whom the present sharebolders derived their shares by pnr- 
chase) have now ceased to be associated with the management of your com- 
pany. А contract to carry out the actual work of converting the line into 
electric traction, and equipping the same, has been negotiated and approved of 
by the trustees for the debenture holders, and executed and exetanged, and 
sufficient money has been appropriatec to cover the cost of such conversion and 
equipment. In reply to numerous inquiries with respeet to the dividend on the 
company's preference shares, I Mr. A. Findlay, the кесгсївгу am instructed 
to remind those preference shareholders who purchased their preference 
shares from the Electrice Tramways Construction and Maintenance Co., Ltd , 
on the basis of the guarantee given by the k lectrice Tramways Construction and 
Maintenance Co., Ltd., in the prospectus dated July 26th, 101, where the 
Electric Tramways Construction and Maintenance Co., Ltd, oflered such pre- 
ference Shares for sale, that this company is, of course. in no Way responsible 


for that guarantee. 

The CHAIRMAN said the old board of directors had resigned, and 
the present board consisted, pro fem., of himself and Mr. Hall 
Neale, of Liverpool. He (Mr. Guthrie) and his colleague had 
assumed office for the purpose of doing the best they could for the 
shareholders under the present circumstances. 

Mr. RUTHERFORD faid that he and Mr. Harmood Banner, on the 
3rd of last month, got au agreement made between the company 
and the Electric Tramways Construction Co, Ltd, under which 
their (the Blackpool Electric Tramway South) company got posses- 
sion of the undertaking, got clotbed with the legal position, and in a 
position to appoint somebody to manage the company who had 
nothing to do with the Electric Tramways Construction Co. They 
had negotiated and made a contract for the making vf the line. 
The work was pow actually in progress, and the money to pay for 
it was in the bank. The total amount of the contract for construc- 
tion was £104,000, and an engineer had been appointed to see that 
the work was properly carried out in accordauce with the Act of 
Parliament, and upon the most modern and improved system. 

A long discussion ensued, in the course of which a SHAREHOLDER 
said that they had come there very excited, but having heard Mr. 
Rutherford's statement, their excitement had subsided. 

Otber shareholders eapressed their satisfaction with the action 
of Mr. Rutherford and the directors, and a vote of thanks was passed 
to these gentlemen. 


West India and Panama Telegraph Co. 


THE directors report for the half-year ended June 30th, 1902, to be 
submitted to the meeting on November 19th, reads as follows :— 


The directors submit the accounts for the six months ended June 30th, 1902. 
The amount to credit of revenue is 428.970 17s, 9d., арале! €29,145 135. ñd. for 
the corresponding half-yearof 1901. The expenses have been £22,590 15s. 4d., 
against 421,277 Ts. 2d., leaving a balance of 46.71 2s, 5d., to which is added 
£2,516 Os. 6d. interest on investments, and £1.079 118. 9d., brought from last 
account, making a total of £13,166 17s. Sd., with which it is proposed to deal as 
follows:- - 

Payment of 63. per share on account of arrears of dividend 
on the first preference shares 


£10,378 18 0 
Balance to current half-ycar s account 


e 2,7119 8 


413,166 17 8 
This will leave in arrear the dividend on the first preference shares for the 
six months ended June 80th, and two years’ dividend to the same date on the 
second preference shares, At the Jast general meeting the sharcholders were 
inforined of the destruction of the company's repairing steamer Grappler, with all 
hands, bv the eruption of Mont Pelee, Martinique, on May Sth. Steps were at 


once taken toobtain another vessel temporarily, and on May 29th the directors | 


succeeded in chartering the ss, Newington, and hiring cable machinery and tanks 
for her. Contracts for the supply of 83 knots of cable were made to replace part 
of the cable lostin the Grappler; and all the necessary equipment for a cable 
ship having been purchased, the Newington sailed trom London for the West 
Indies on June lith, with an efficient cable staff on board. Since her arrival 
she has been engaged in repairing various broken sections, among them being the 
cable between St. Lucia and St. Vincent, the repair of which restored through 
communication to all stations except Martinique. This section was, however, 
iuterrupted two days afterwards, off the coast of St. Vincent, by renewed 
volcanie disturbances, and a part of the new length just laid was picked up in 
avery mangled condition. Further repairing operations have, therefore, been 
suspended for the present off the coastsof St. Vincent and Martinique. The 
directors are glad to report that through communication has again been 


restored by the repair ot the 8t. Lucia -Grenada section, This was only 


etfected under extremely cifficult conditions, as the cable had to be grappled 
for and lifted from adepth of no less than two iniles of water, A contract has 
been entered into with Messrs. Napier & Miller, of Voker, Саром, for building 
anew repairing steamer, to be delivered not jater than May 3156 next. In 
accordance with the resolution of the shareholders at the last general meeting, 
adonation of £500 has been made to the fund for the reliefof the dependents of 
those lost in the Grappler and of the stat! who perished at St. Pierre. By 
circular letter, dated July 21st, the sharcholders were informed that the House 
of Lords had @isiniszed this company's appeal, delivering tinal judgment in 
favour of the Cuba Submarine Telegraph Co., thus ending the litigation 
between the two companies. The directors regret to report that, owing to con- 
tinucd ill-health. Mr. Andrews has been compelled to resign the chairmanslop 
oí the board. Mr. Kingsford bas been clected in his place. Mr. von Chauvin, 
having resigned his position as representative of the International Ocean Tele- 
graph Co., was unable any longer to act as a director nominated by that com- 
pany. The board being desirous that the company should continue to have the 
benefit of his services have elected him a director. The International Ocean 
Telegraph Co. have nominated Mr. Daniel Le Hougetel to succeed Mr, 
von Chauvin as their nominee, and be has been duly clected to a seat on the 
board. 


Prospectus.—The British Electric Traction Co., Ltd., 


has been offering (through the Electric and General Investment 
Co.) 75,000 6 per cent. £10 cumulative preference shares at £12 
per share. The list of applications was to close yesterday. The 
object of the issue is to provide capital for extensions of the various 
tramway undertakings in which the company is interested. 


STOCKS AND SHARES. 


Wednesday Evening. 
TaLk of Tubes is everywhere in the air. In the metropolis the 


subject divides popular attention with the sensational criminal 
cases of the day, and the Stock Exchange seems almost at a loss to 
know in which direction to move railway stocks of all kinds in 
face of the mysterious probabilities which the problem of fresh 
communication presents, That the Morgan party will consent to 
lie down like a lamb under their recent check nobody imagines; 
the question is, in what new direction may the next outbreak of their 
energies be expected ? And now that the London County Council, 
backed by the cartoons of Punch, has entered the arena in all the 
panoply of practical competition, a new set of conditions has arisen 
which already finds reflection in a drop in Central London prices, 
despite the strength displayed by the rest of the home rallway 
market 

Waterloo and City stock has again advanced, marking a two- 
point rise upon tbe much better tendency in this department 
generally. It is felt that the recent additions to the South-Western 
directorate are by no means allowing grass to grow under the com- 
pany's metals, and hopes are already expressed that more attention 
may be hoped for by the passeagers using the line, which policy, it 
may be noted, tends indirectly: to bring the stock into favour, so 
long as the expenses are carefully watched. Besides this, the 
market is bare of stock. But Central London Ordinary, Preferred 
and Deferred have all relapsed upon fresh fears as to municipal 
competition, and again the three stocks are in line as regards their 
quotations, City and South London has gained & point, the steady 
progress made by the company bringing fresh buyers into the market. 
Great Northern and City Preferred A“ sbares do not budge from 
£8, while Metropolitan and District stocks are dull at 82 and 37 
respectively. 

The recent selling of British Electric Traction shares, to which 
attention has been drawn durirg the past week or two, is now 
explained by the issue of a fresh lot of Preference shares at 
£12 apiece. Since the quotation for the existing issue is only about 
5s. higher, there is not much to“ go for” from the point of view of 
the stag, but while the shares partake of the nature of a speculative 
investment, they appear good enough for those who are not averse 
to an industrial risk. The rebuff which Birmingham has just 
administered to the Industrial Freedom League comes at a rather 
awkward moment for the British Electric Traction Co., the relations 
of the two concerns being, of course, very much bound up together, 
but half the new Preference are underwritten (at the handsome 
commission of 10s. per ehare), and there can be little doubt as to the 
success of the issue. 

In the electric supply section Charing Cross Preference are 
4 down, but the City Undertaking shares keep firm about 5. County 
of London Debenture has Jost 1 per cent., but a few buyers of 
Notting Hill shares found the market somewhat short, and the 
price has been put up 10s. No premium beyond that of the issue 
price is so far established on the new Blackheath and Greenwich 
Preference shares. 

One more Lawsonian failure. The British Electric Street Tramways, 
Ltd., which was one of the products of Mr. Harry J. Lawson's 
prolific brain, summoned a meeting of shareholders for November 
Sth, in order to submit a resolution for voluntary winding-up. The 
company has been in existence for about two years, and its success 
in doing nothing at all for its shareholders must be a matter for 
admiration to all except the unhappy proprietors themselves. 

Anglo-American Telegraph stocks came down with Yankees eatly 
in the week, the shake-out in American rails scaring the bulls of 
Anglo Deferred stock, and imparting an unsettled state to the 
market generally. There is no change to report in the Far East 
group, the “China” statement being regarded as fairly good con- 
sidering the tariff reduction, from which no substantial increase of 
business has at present resulted. This, of course, is a matter of time. 
There is a certain amount of business passing in National Tele- 
phone stock, and the row royal at Tunbridge Wells over the pro- 
posal to sell the municipal telephones to the company has been 
received with indifference by the market. 


Britisk Insulated and Helsby Cables, Ltd.—the title seems long, 
even to clumsiness—are down , but Brush have firmed up а frac- 
tion at 4. Henley's aud Callenders are unaltered on the week. 
The British Aluminium Co. is proposing to raise £10,000 in front 
of the present Debentures, but no change has been made in the 


quotation for the latter, which, for some time past, have scarcely 
been mentioned in the market. 


Stock Exchange Netice.—Application has been made 
to the Committee to allow the following to be quoted in the 
Official List :—Havans Electric Railway Co.—#7,500,000 5 per 
cent. consolidated mortgage 50-year gold bonds of $1,000 each. 
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SHARE LIST OF ELECTRICAL COMPANIES. 


Nes 
Шу 
1 TELEGRAPH AND TELEPHONE COMPANIES. 
: i | | Stock Business done 
9 Ot fg Present NAME. or. | Dividends for the last 5 аы week ended 
vue, кан з пиез years. Nov. 5th, | Nov.1zh. | 01% 
y Шац Su. а а | 
ш i —————— E г& à "rro CES PUR ИЕЛЕРИ 5 т — ч: à — NEP CENE ee AAT 
i : 1899. | 1900. | 1901. Highest Lowest. 
05) Cong 67,100 | African Direct Telegraph, 4% Debs. ‚| 100 M = i 98 —102 se 
ай 25,000 | Amazon Telegraph Co.'s shares, Nos. 1 to 25,000 " 995 и 10 : y 33— 4j Ps v 
u 119,7001 Do: do. 5% Debs, Nos. 1 to 1,250 Rel. 100 ie А 70 — 80 
чыца 98,840 | Anglo-American Telegraph `.. E es... | Stock | 73/6 33%, 49 — 59 Б1 50 
T! 3,105,580 do. do, 6% Pref. у .. .. .. Stock | 6% | 6 9 93 — 96 957 932 
pa 3,105,590 Do. do. do. Deferred . m МЯ .. Stock 41 78. 58. 82— 9 9; 8. 
ш An 14,000 Chili Telephone, Nos. 1 to 44,000 65 41 5% 32-- -dł rg | 
13,28,8008 . Commercial Cable $100 8 9 8 ч, 178 —18N - 
1,841,209 Do. do. Sterling 500 year 49% Deb, Stock Red. Stock br — 96 | 951 944 
Ling 16,000 | Cuba Telegraph . S Н 10 1% | 44% 5— 6 $a 
dud 6000 | bo. 10 * Pref. 10 E 121— 134 z 
багы; 12,391 | Direct Spanish Telegraph ae AE 5 4% y^ 21— 8% 
"Y 6,000 Do. 10 % Cum. Pref, 5 - 7 — 8 
1 60,7101 | Direct United States Cable ^. 20 3% X 104— 11 104 103 
let lee x 90,800 | Direct West India Cable, 44% Reg. Deb, within Nos. l to 1 200, Red. 100 25 100 —108 с 
4,000,000 | Eastern Telegraph, Ord. Stock | | Stock | 7% % 194 —129 126 124 
de mere 1,955,565 Do 34 ' Pref. Stock 100 T — 92 91 903 
COM 1,594,645 Do. 4% Mort. Deb. Stock Red. Stock A 104 —107 106 1044 
3 pnm 300,000 | Eastern Extension, Australasia, and China Telegraph 10 7 96 7 96 12 — 12 12755 12 
с e 320,0001 Do. 4% Deb. Stock Stock | .. 107 —110 1073 
we 300,000 | Eastern & South Ad Tele., 4% Mt. Db., Nos. 1 to 3, 000, red. 1909 | 100 5196 99 —102 .. 
4 CR f 200,0001 Do. do. % Reg. Mort. poe (Mauritius Sub.) 1 to зо 25 x 99 —102 % 99 
y, Prete 180,227 | Globe Telegraph 4 Frust б We "us 10 54% | 54% 94— 10 эм 
а 190,042 Do. do. 6% Pref. `: MeL WO. sd 10 x 181— 132 Wt | 13; 
) BR 150,000 Скар Northern Telegraph, Ў Copenhagen... 10 123% | 15 % 2] — 28 28 je 
alifax and Bermudas e, 44% 1st Mort. Debs., within Nos, = 
qui 70,000 |] 770 1.200 Rod. | 100 E 100 —108 T 
ET 17,000 ! Indo-European Telegraph ОРДЕ 25 10 % | 0% 38 — 42 41 384 
: 100,000 | London Platino- Brazilian Telegraph, `6 % Debs. P 100 T 101 —105 .. 
‘the mage 72,680 | Montevideo Telephone, Ltd., Ord. Nos. 1 to 72,680 ` 1 | A% — 3 e 
adn 86,192 Do. do. 5 % Pref., Nos. 1 to 86, 192 1 | 5% :— 1 " 
1,983,388 | National Telephone, Pref. Stock 100 5% | 5% 92 — 94 931 93 
IDEM 1,966,667 Do. do. Def. Stock ae 100 m 60 58 — 60 98 
15,000 Do. do. 6 % Cum. Ist Pref. 10 6% 6 X, 124— 134 124 
15,000 Do. do. 6%, Cum. 2nd Pret. .. 10 6% | 6% 114-- 12} TON 
RL 250,000 Do. do. 5 "6 Non-cum, 3rd. Pref., 1 to 250,000 5 5 * 5% 4- 54 415 и 
| 2,000,000: Do. do, 40 % Deb, Stock Red. Stock 33% 34% 95 — 98 96 954 
8) BN 600,000 Do. do. % Deb. Stock Red. 100 ы 4% 101 —105 103 e 
ded 171,504 Oriental Telephone ind Elec. Nos. 1 to 171,504, fully paid 1 5% 6% 1 
' 100,000? | Pacific and European Tel., 4 ROVAN, Debs., 1 to 1,000 100 hes en 99 —102 
DAT: 11,889 | Reuters . 8 5 % 5% Th 
re ‚903 | Submarine Cables Trust | Е І Сегі. is Ж 110 —120 
A 58,000 | United River Plate Telephone 5 Ea 7% = 5ł 
speele 40,000 Do. do. 5% Cum, Pref., Nos. 1 to очо 000 5 be "m 1 5 
179,9471 Do. do. 5 Debs. Stock E = 102 —105 
rim 15,000 | West African Telegraph, Shares 10 ЖЕ 9 — 4 
phi 30,008 | West Coast of America, Nos. 1 to 30,000 and 53, 001 to 68, 008 . К 24 Sa 0 - ; 
m 150,000 Do. do. x, Debs., 1 to 1,500 guar. by Braz. Sub. Tel. | 100 E 98 —101 100 s 
11 267,990 Western Telegraph, Ltd., "Nos. 1 to 201,930 E : 10 7 96 7 96 114— 12 112 11°, 
75,0001 Do. 5 *4 Debs. 2nd x RAE 1906 100 n 102 —105 v^ T 
* 400,000 | Do. do: 4% Deb. Stock Red. 100 " x 99 —102 1013 | 100 
эв 88,321 West India and Panama Tele graph. 10 ро о у 17. m: 
ja. 94,563 Do. do. do. 6 ^ Cum. Ist Pref. 10 8 5 Ho Wo: | 
A 4 4.669 Do. do. do. 6 % Cum. 2nd Pref. 5s 10 — 4 
TIT 80, 000 Do. do. do. 5 o Debs., Nos. 1 to 1,800 100 i 100 —103 
d 4 | | 
pod 
хш ELECTRICAL RAILWAY, MANUFACTURING AND INDUSTRIAL COMPANIES. 
пи! ! | | | 
Aue "Ar гар Aluminium 7 % Cum. Pref. г , е 10 00 8:4 8— 4 Ln 
Cee 800,000, do. 5%, lst Mort. Deb. Stock Red. ia 22 .. | Stock | .. | M | | 83 — H8 75 — 80 ET 
^ 100,000 British Electric Traction ; iu T - E 10 8 06 9% 9% 123— 1! 121: — 131 1395. | 121 
MR: 100,000 do. 6 %, Cum. Pref. . Me. Seek. 10 E Bru ( 12 — 19h 12— 124 pi 12 
600,0001 D do. 5 Ж, Perpetual Debenture Stock a .. | Stock "D 124 —127 124 —127 126 125 
100,000 | British Insulated Wire Ord. i T Шы rd 5 | 20% 15% | 10 % 7i— 8 74— 8 T 
in 100,000 Do. do. 6 % Cum. Pref. . P" 2 vs b b Wa. | 54— 6 | 5— 6 : 
on 50,000 | Do. do. 44%, Ist Mort. Deb. Red.. 100 A 109 106 — . 1038 106 i 
ME: 50,000 т Browett, Lindley & Co. (1899), Ord. Se, fee, жй aga Е 8 д, 18s.to 153. 13s. to 158. 
-L 50,000 Do. do. 6 'X, Cum. Pret. ae M ex 555 41 6 "5 16/6 to 176. 16/6 to 17s. 
des 105,731 "nid Electrical Engineering, Ord., 1 to 105,731 . i ар 8 2 | 5% | 6%, Nil ;- 1 | i— 1} j 
a. 150,000 Do. do. Non- cum. 6 5 Ре, а... 2 ' 6% o, 3% 1—13 ] — là 14 
cud 125,0001 Do. do. 44 9, Perp. Deb. Stock e a. Stock P Nh 100 --103 100 —103 1 
d 155.000, Do. do. 44% Perp.2nd Deb. Stock. — Stokke lao „%, 8-9 94 — 99 у D 4 
“7 35000 | Callender's Cable Construction shares ; T € oe 5 115% 15 “ 20 % 15 — 16 xd 15 — 16 153 15 | 
40,000 Do. do. do. 6%, Cum. Pref. . T D. ^ ^u) V же oo 6j 51— 6 573 | 
90,0001 | Do. do. do. 43 % Ist Mort. Deb. Stock Red. .. | Stock n db ELA LA 109 —113 109 —113 M 
P 1,960,014 | Central London Railway, Ord. Stock : Stock 4% 108 —111 106 —109 1 107 
494,003 Do. do. 4% Pref. Stock. о... ee | Stock ; 4 107 -110 106 —109 107 
jg 494,093 Do. do. Del. doo s. e. | Stock | us. | 4% 108—111 106 —109 1063 | 1 
‚ө 1,330,000 City and South London Railway T T ae ЕЕ .. | Stock ds 13% 2% | 78— 75 75 — 77 77 74 
un 85,000 | Crompton & Co., Nos. 2, 085, 8 B : 8 | 74% ТА | 9i1— 22 | 21— 27 25 
P Do. 5% Ist Mort. Reg. De o o ,an | e | $ 
| 100,000! 501 to 11, 000 of 250 red. | ре | 101 —106 % 101 —106 % 
c 99,261 | Edison & Swan United Elec. Light, “AY” shares, £3 paid, 1 to 261 5 | 6% , d^ m à— 
ч 17,139 Do. do. "A" shares, 01—017,199.. — . 5 6 %%0 me | .. | H-— 23 TP 
| 314,098! Ро. do. 4% Deb. Stock Red. 100 Soy Ge d - 74 — W 14 — 
tr 100,0001 Do. do. 5% 2nd Dob. Stock Prov. id ‘all pd. 100 d $e ЖУ | TI — 82 77 — ча 
" 112,100 | Electric Construction, И to 112,100 ; 2 6% 6% | 6% 1 2 14— 2 
d 31,390 Do. do. 7% Cum. Pref., 1 to 81,390 ds gs 2 га ka ss 2 21 2 27 
y 182,500! Do. do. 4% » Perp. Ist Mort. Deb. Stock .. .. | Stock | T | ‚ 99 —102 99 —102 
a 25,000 General Electric 8 (1900), 5 % Cum. Pref. ais ‘ 2 5 Vs 10 ss 5 5 | 10 — 104 10 — 103 109, 10 
x 200,000 Do. 4%, "Mort. Deb. . T ja 00 a ok MeL 8 99 — 102 99 —102 х 
35,000 | Henley's (W. Т. : ‘Telegraph Works, Ord. ** vi 59 is v | 5 165% 20 %% |90 9$ | 161— 173 164— 171 173 | 
85,000 Do. 44 % Pref. .. + 20. 25 44% 44%, . | be 5 5— 5 55 
11 48,050 Do. 155 4i Mort. Deb. Stoc 'k P .. | Stock stg ea * 109 —113 109 —113 AS | 2 
; 50,000 | India-Rubber, Gutta-Percha & Tele REM W oe T T | 10 10 95 , 10 96 .. | 901— 214 | 201— 213 211 | 203 
| 300,0001 Do. do. do 4 % Ist Mort. Deb. | 100 $ уь i 100 —103 99 —102 ell), д 
4 37,500 Liverpool Overhead Railway, Ord. .. Р ui ^s бе 10 33% 4% 14% | 51— 63 
3 10,000 Do. do. Pref. & 0 padde. „ 10 | 63 | + ‘Ye of 93 — 10i 
7,500 Parker (Thomas), Ltd., Ord., Nos. 1 to 7,500 | 10 ks s$ 144—. 154 141— 154 
Rosling & Fynn 6 Cum. Pref. 91 T 9s - e| £l ет Ж: > doc et . — 19/0 (о 20/0 * * 
87.350 Telegraph Construction and Mainte nance. | 12 (18% 173%, 20 95 37 «c d 97 — 40 391 З= 
150,000: do. 4 % Deb. Bds., Nos. 1 to 1,500 Red. 1909 100 А 5k 102 —106 102 — 106 1047 A 
510,000 | Waterloo & City Railway, Ord. Stock A ..| 100 8% 8% 8% 91 — 94 | 98 — 96 б 


t Quotations on Liverpool Stock Exchange. t Unless otherwise stated all shares are fully paid. 
$ From Bradford Snare List. | Ev From | Manchester Sh Share List. 


Oldbam, 2808 and Hyde Electric (£10 pd.), пора От о 3 
National Electric Free Wiring, or do. 10 , 10—1H. 
Bank rate of discount 4 per oent. (October And. 1902). 
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SHARE LIST OF ELECTRICAL COMPANIES (continued). —ELECTRICITY SUPPLY COMPANIES, 


- — — — —u— — 


e — im TU ER RET DUE 


—- е- Lacs — eiu 


RCM 


Irese ; Stock ee eee Closing Closing Business don 
: 98 NAME. | or | а юре Quotations Quotations week enden 
Share. | N | Nov. 5th. Nov. 12th. | Nov. 12th, 1902. 
: 1899. ^ 1900. 1901. Highest. Lowest. 
100,0 | Blackheath and Greenwich Dist. Electric Light, Ord.. : к 1 Е ЗИ" — 1 i- i 
100,000 Do. 44°, Ist Deb. Stock, Prov. FE erts. zu 100 m | i 106. — oy" 106 --19 6" 
20.000 | Brompton & Kensington Electric Light Sup., Ord., 1 to 20,000 2 5 6 'X 6 * 8 % 104.-- 10: 104. — 10, ык wi. Dua 
20,000 Do. do. 7% Cum. Pref... 5 a a aoe 104. 10 10i-— 10j Меи uio 
50.000 Charing Cross and Strand Electricity Supply .. ae 5 9' 9 % 10 9 — m | g af 97 9i 
(0.000 Do. do. do. 115, € um. Pref. is 5 "a PT t 54-- 6 51— 54 е5 bs 
40,000 Do. do. City Undertaking " 44° Cum. Pret. m 5 p^ Е я ii— 54 415 M: 
250,000 Do. do. 4'5 Deb. Stuck Ней. з. .. — .. 100 P | 105—107 105 —107 1064 , 106 
14,4396 *Chelsea Electricity Supply, Ord. A Ba 26 re 5 6% 54% 4% 51— 6 51— 6 "uu зу 
150.0001 Do. do, , Deb. Stock Red. T Stock * TEE 109 —112 109 —112 ac. 7 
70,595 | City of London Electric T Un Ord. 40,001 -110, 595 T T 10 4% 00 5 10 — 1t 10 --- 11 ЯЕ 
10.000 | Do. 6% Cum. Pref.. 1 to 40,000 2 - 10 b | 6 K. Don 134— l4: 134- - 143 132 
400. %% Do. 5 , Deb, Stock, Scrip. (iss. at 115) all paid . 23 as ie vd 123 12. 123 - 124 „ 
300.000 | Do. 44", 2nd Deb. Stock, Prov. Certs.. all paid .. 100 2 | 104 —107 104 - 107 103 
40.00% County of London & Brush Prov. Electric Lighting, Ord. 1— 40,000. . 10 4, 14, 4, 81 — yl Mi - Qt ME 
20,000 Do. do. do. 6 * pu 10,001 60.000 10 0 95 6 "s ! ni - 12i 111 125 „ 
100.000 Do. do. 44°, Deb, Stock, Prov. Certs. (all pami Red TE MET jo umo С 0 SEE. low 112 1111 | 1101 
90,000 | Edmundson's Eleetric Corporation, Ord. Shares сз үм 5 5.9 7 | 1 6 — 61 6 — 64 si Ж 
30.000 Do. do. 6% Com. Pref. . к Е " 6 — 64 xd 6-- 6i 6m 6 
140,000 Do, do, 415, Ist Mort. Deb. Stock $3 100 jx - M 107 —110 107 ---110 Ж " 
21.000 | Kensington and Knightsbridge Electric, Ord. . b 5 11 X, | 12% | 10% 10 — 11 10 -- 11 104 E 
90,000 | ро. do. do. 4 4, De shenture Stock Stock Р zs V 101 - 104 101 -- 104 . 
110.000 ondon Electric Supply Corporation, Limited, Ord. .. - d 3 ve р. 14--.2 12 - 2i kou 
19.810 Do. do. do. 6 5, Pref. 5 aie | „р. 4{—- 34 44. 51 5 
274.0001 Do. do. do. 4 ½ Ist Mort. Deb. Stock Red Stock is $^ s% 96 — 99 96 -- í i . 
100,000, Metropolitan Electric Supply, 1 to 100, 000 . А 10 5% 6% 61 151— 164 151— 164 162 16 
220.0001 Do. do. 445, Ist Mort. Deb, Stock Ў y М. M 110 — 115 110 —115 MN MV 
250.0001 I» do. 315, Mort. Deb. Stock Red к Stock vod v | 9 - 102 99 - 102 ee Т "egg 
10.2 i Notting Hil Eleetrie Lighting 1 E" 10 7 Jot 6 25 134 - 144 14 - 15 Же 
40.000 St. James’ and Pall Mall Electric Light, ord. - T гб | 5 1415, | 111% 1475 lil 154 111 151 15% 14 
20,000 ро, do. do. 7 ‘hs, Pref. 20,081 to 40,080 5 T ui T 55 p si — yi Mi. ul s 
150.0001 Do. da, do. ae Deb, Stock Red 100 » ! ; | р 101 | 98 101 ‘ 
12.000. | Smithfield Markets Eleetrie Supply, Ord. EN zd е 5 1— 24 | li- 24 
50.0007 Do. do. 1%, Deb. Я е v. 2. 100 | | ко — 90 к) — 90 | 
65.0% | South London Electricity Supply, Ord. .. E Р i “> 5 ! 21— st 21 - 31 32 313 
30.3) | Urban Electric Supply, Ord., £4 pd.. | 5 | =з 32-— 43 
0,000 Do. do. 5 9, Cum. Pref., £4 pd. . 3 8 a A 5 bd S ae pg TUE 3.— 4d 21 | = 
110. % | Westminster Electric Supply, Ord. dos s 2 $5 b 13 10% ad 114 124 114 — 124 112 DE 
25.141 Do. do. 5 * Cum. Pret. 5 » „ 6 — 6 6 - ök | 6 бу 


à : Subject to Founders shares, Сте 55 otherwise stated all shares are fully paid. 


MARKET QUOTATIONS. Wednesday, ! November 12th. 


CHEMICALS, &c. This week: Last week. Inc. or Dec. METALS, &c. (continued). This week, TE weck. Inc. or Dec. 
a Acid, Hydrochloric S. per суй. 5/- 5/- g Copper Sheet 2 .. per ton £67 £67 
„ Nitric.. per ewt. 22 22 q „ Rod. .. per ton £67 £67 
a oy, Oxalic.. per ewt. 32. 32- e „ (Elee trolytic) Bars fo per ton £05 £65 
(1 „ — Sulphuric per ewt. 5.6 5:6 Ар е 5 33 Sheets .. per ton £74 £74 
a Ammoniac, Sal i e per ewt. 12. 42 - E (€ " is Rod .. per ton £65 ! £65 
a Ammonia, Muriate (с гу stal) .. per ton £33 10 £33 10 e Vs "i H.C. Wire per Ib. 714. 74. 
a 4 n .. per ton £30 £3) ы: J Ebonite Rod Р 24 .. per lb. 3,- ' 3- 
a Blenc hing powder . Ja .. per ton £4 10 £4 10 . J 5 Sheet m is .. perlb. , hj- TE 
a Bisuiphide of C arbon -.. .. per ton £15 £15 n German Silver Wire .. per Ib. 1/44 | 1/44 
a Borax. T ae .. per ton £13 £13 E h Gutta-percha tine.. pi .. per lb. 80 | Nj- | .. 
a Bensole 190 91 5 T e per Lal. Ti- 1:- ee © India-rubber, Para fine.. . perth | 3% to 3/5 3,14 to 344. ino. 
a 0 (a0) 90 9; ^E ps e. ber gal. 56 HET | i Iron, Chareoal Sheets . . per tan £15 £18 25 
« Copper Sulphate .. EA .. per ton 119 119 | i „ Pigs Cleveland w arrants) per ton УЗ 11 51.34 44d. dec. 
a Lead, Nitrate Ss 2% e per ton 121 ' £21 i x Forgings, accordimy to size per toi From £11. From £11 zs 
a „ | White Sugar a .. per ton 131 131 1 „ метир, heavy .. per ion 47/6 ta 50% 47,6 to 50% 
a „ Peroxide = КИ .. per ton 127 10 127 10 d i „ Wire, galvanised No. R .. per ton 19 15 19 15 
a Methylated Spirit . liner gal. 20 26 AM | ЖЕ " E : t £10376 ° : ! 
a Naphtha, Solvent re, at 100 C ). per gal. 5.6 5 a Lead, English Ingot - .. per ton (C to ЕП £11 dec, 
u Potash, Bichromate, in casks .. per lb. sd. За. a 55 Sheet ii .. per ton 13 413 
a е Caustic (75 RO'.. .. per ton £21 £2 т Manganin Wire No. 28... .. per lb. 8. 
а " Bisulphate - .. per ton 145 £35 - a Mercury... per bot. 18 15 48 15 
a Shellac me is .. per evt. 130 130 - 2. d Mica un original cases) small . per lb. Ad. to 9d. 8d. to 9d. 
a Sulphate of Magne ia c .. per ton +4 10 £1 10 e d „ А Е medium per 1b. 1,9 to 29 179 to 29 
a Sulphur, Sublime Flowers . per ton £6 5 £6 5 is | d ji large .. per db. | 33 to 7,3 3:3 to 73 
a F Recovered m e per ton £5 10 45 10. us p Phosphor Bron ле. ріліп castings per lb. 1114. to 2/2. Mad. to 172 
a е Luinp X: .. per ton £5 | 15 | ор s rolled bars & rods per Ib. );- to 1/3 );- to 153 
a Sada. Caustic White 70 ou e per ton £10 15 110 15 p 55 ö sheet per lb. From) From 1/2 
a „ Crystals i : .. per ton £3 £4 ә Platinum T e. pero. c £t | £1 
а, Biehromate, casks.. ‚оре, | 214. 244. р Мт Bronze Ww ire perdb. . to / Gd. to 1/- 
i мее, Manet, асе todes“ p n per ton | 1 1 
METALS. &c. ME MM ^" in bars А From £l5 to 199 ; 
| : | | : Ill £120 Vs ps | 

b Aluminium Ingots, in ton lots .. per ton 1118 1118 iei а Dine Block es Mm SA ux ETO а воч te £12010, ede: 
b " Wire, in ton lots .. per ton £214 £4 a „ Foil г" " - .. per db. 1.6 1:6 
b Н Sheet; in ton lots .. per ton £191 1191 noa Мае, Nos. 1 to 16 .. perth, 170 1:02 
p Babbitts metal ingots . per ton £40 to £130. £40 to £120 s | Op White Anticfrie tion Metals— 
e Brass (rolled metal 2" to 127 basis рег, єз. Sta. s »White Ant" brand e. her ton £36 to 460 £36 to £060 
€ „ — Tube (brazed) "" . per Ib. Sid. Md. j Yarns, 2.10 Grey Cotton, on sp "ls per dh, "d. 74. 
€ us „ (solid drawn).. per lb. 6 id. Gid. j e Glew. Flax. .. per Ib. ud. і Dail. 
€ „ Wire, basis.. per lb. 64d. bad. j „ 3 ply 10 Tbs. Russian e perlb. ; АЧ. | 118d. 
e Copper Tubes (brazed) per Ib. wid, Nul. ј „ 10 Ths. Russian, single ., per Ib. | dad. did. : 
€ „ (Solid drawn) perlb. , 9d. 9d. j Е 180 lbs. Jute rove per ton 41111 £1111 
d Copper Bars (best selected per ton | £67 £67 k Zinc, Sh't( Vieille Montagne bnd. ) per ton , £23 £23 


t 


a Messrs, G. Boor & Co. J India-Rubber, G.P. and Teleg. Works 


Quotations 
supplied by 


b The British Aluminium Co., Ltd. 


€ Messrs. Thos. Bolton & Sons. 


d Messrs. F. Wivgins & Sons. 
€ Messrs. Frederick Smith & Co. 


— 


, Ltd. 


Quotations 
supplied by 


u Messrs. James & Shakspeare. [Co., Ltd. 
h Messrs. Edward Till & Co. 

i Messrs. Bolling & Lowe. 

і: Messrs. Walter Н. Hindley & Co., Ent: 


Quotations m Messrs. W. T. 


supplied by 


—-w ———ÓM—— -— же m 


TRAFFIC RE CEIPTS. 


k Messrs. Morris КЫ, Limited. 
lover & Co., Ltd. 

n Messrs. P. Ormiston & Sons. 

o Messrs. Johnson, Matthey & Co., Ltd. 
p The FROSDHOE Bronze e Company, Ltd. 


— 


Receipts tor Miles Receipts for Miles 
the week. Total to date. open. the week Total to date. open. 
Company. ek ТТ Oe TTT 8 Company. Week J 8 
ending Am'nt. Ino. or In · nt Inc. or This Last ‘= ending FEN |Inc. or ANA | Inc. or This |Last 
deo.“ d dec.* |year. year. & | me | dee. mat} dec.“ |year. year. 
— — — — м Z ⅛ ù ай a a eee SO, A A es RE К A „ 
| E | Is] | | | 
£ £ £ £ | ! B. E. T. Co. 8 | £ £ £ £ | 
Blackburn Corp. Trys. .. Nov. К 765 +101 27,315 + 3.713 1 134 8 Southport Oct. BL 228 | + 98 11,388 + 4,016 d 
Blackpool and Fleetwood ES. 205 | + 21 19,590 — 255 "i 1 8. South Staffordshire. „ 9L. 738 | — 67 | 93262 — 1,046 | 21 
Bristo Trys. & Car. Co. [T] 7 1.581 +928 == — : 98 | 28 Ф Swansea. б ЗІ | 476 + 59 : £0,443 + 1.828 | 
British Elec. Truc, Co. :— | | E Taunton .. „ 31 53 — 13 244 — 825 Yl — 
Devonport -- | Oct. 81 404 | + 27 16.975 + 1147 6 Б $$ Tynemouth .. „ З! 257 4 73 13,206. + 1,791 31 
Dudley--Stourbridge.. ; „ 3t 750 + 60, 83019] + 3.945 182 | 19} 2 Weston - super - Mare. „ 2 45 — 6.333; — 0] EA 
Gateshead | „ 31 VM | 4281 | 82269 |+ 6,00 130 9 28 Wolverhampton Dist. | „ 31 81 | +01! 9,73: + 5,940 10g 8. 
Gravesend — Northfleet » 31 10, — 2,506 — | 8 — 4 Central London Railway Nov. 8 7,122 | 4147 121, 187 410,209; 6 6 
Greenock - Pr. Gla-gow „, 41 411 4114 22.027 712,861 "74 | 7 = City and 8. London Ry. „ 9 3,489 | 4984 | 06,430 1 19,259 НІ 42 
Hartlepool .. p 31 222 | — 11,170 + 1,0% 63^ 4$ „ Doncaster Corp. Trys. .. — — — = a. 
Kiidecminster.. — ..| 8! 115 + 14) 6,505; + 53! 44, 4$ © Dover Corporation Trys. „ 8 189 | + 18 10, 0,003 | + N, 8 | 8 
Mertuyur. „ 31 179 — 25 8.820 — 1601! 3 | 8 а Dublin United Trys. | „ 7 4,511 | +396 | 93 1219 | + 2,006 | 46 | 46 
Middleton e e wB 2/9 es 9,558 = 84 — a East Ham Tramways ..' „ 8 459 7170 10,423 + 2,007; 6 Ki 
Oldham Ashton udi ay dM | 521 | + 21 1 23,555 | + 1.231 8 8 бо Glasgow Corp. Trys. .. „ 1 12,760 | 435 269,421 —12, 685 a 48 
Poole „„ Bl 243 20 11.4% — 95 Liverpool Overhead Ry. „ 91.465 | + 75 2,888 — 892 e 
Potteries oe ee „ 31 | 1,662 | +236 | 65,000 | + 8,100 ' 28; 251 * Newoastle Corp. M » R | 8,085 e m — 85 E 
Rothesay.. - | 31 | 44 | + 19 1,688 | + Mu — — Sunderland ons Ie | » 9 | 1,022 | + 70 | 88,6233: + 2,772 | 177 17% 
= be | 


aw 


on 
PC 


в „ D 5 Fw oe 
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BRITISH ASSOCIATION, BELFAST, 1902. 


RECENT PROGRESS IN LARGE GAS ENGINES. 
By HERBERT A. HoMPHREY, M. I. Mech. E., A. M. I. C. E., M. I. E. E. 
(Abstract of Paper read before Section G, September 11th.) 


(Continued from page 758.) 


Tug 4,000-H.P. gas engine gas-compressors mentioned at the 
commencement of this paper are aleo under construction by this 
firm, to the order of the city of Cleveland. Each engine comprises 
four double-acting power cylinders, 37 in. in diameter by 60 in. 
stroke, and two compressor cylinders 22 in. in diameter by 60 in. 
stroke. The main shaft of these macbines is 24 in. in diameter in 
the bearing and 28 in. in diameter at the fly-wheel, the latter being 

laced between the cranks. "There are four bearings, each 24 in. in 
diameter, the inner being 42 in. long and the onter 36 in. long. 
The fly-wheel is 22 ft. in diameter, and weighs 80,000 Ibs. 

Improvements in the construction of gas engines will now be 

briefly considered, and in the first place the tendency to make all 

of modern gas engines very rigid may be noted. This is 
specially noticeable in the powerful ties or girder frames which are 
used to unite the cylinders of tandem engines and blowing engines. 
The brackets carrying the side shaft cam levers have also been given 
a much-needed additional strengtb, and one sees the tendency of 
makers to regard tbe gas engine in ite true light as an explosion 
engine. One well-known firm :till believes in making the crank- 
shaft bearing, through which the free end of the shaft projecte, into 
a so-called floating bearing, in which the shaft is allowed a fair 
margin of play; ideas of this kind sometimes die bard. The 
Premier Co. set the example of water-cooling the piston and valves. 
They showed that, with a water-cooled piston and a cylinder 
cooled with a scavenging charge of air, the mean effective pressure 
ofthe working stroke was increased instead of being diminished. 
Indicator cards showing as much as 120 Ibs. mean effective pressure 
bave been obtained with Mond producer gas from tuch an engine. 
The Cockerill Co. were also early in appreciating the advantages of 
a water-cooled piston, and now all makers of large engines bave 
followed suit. The average temperature of the iron surfaces in 
contact with the hot gas is determined much more by the cooling 
water than by the bot gases, the temperature gradient in the thick- 
ness of the iron not being very steep; consequently, by keeping the 
cooliog wafer of the piston a few degrees lower than the cylinder 
jacket water, one can rely on the piston not expanding 1elatively to 
the liner, and thus accidents are avoided and the piston may be 
made a tighter fit. Without water cooling, the back of a large 
trunk piston bas to have at least j in. clearance when all is cold, 
and only approaches the diameter of the liner as it heats up after 
working. Ate 

The pistons of large engines are frequently supplied witb white 
metal bearing rings, and in the largest of the Cockerill pistons 
almost the whole of the front portion of the piston, which is made 
in two halves, 18 lined up with white metal. 

The breech-end casting of the cylinder bas in times past given 
much trouble. It isan irregular casting, owing to the necessity of 
valve passages being cast in it, and, of course, it has to withstand 
the maximum changes of temperature and pressure. To keep this 
casting as simple in sbape as possible, without unnecessary pockets 
or sharp angles, to cast it free from all cooling strains, to make it as 
thin as is permissible, and to strengthen it by well-designed 
cooling ribs projecting in the water space, and by proper support 


А 


from the jacket casting, has been the makers’ aim. That they have 
been successful has been proved by the immunity from repairs 
enjoyed by the modern breech ends. The water-joint between the 
back of the liner and the breech casting was sometimes the cause of 
trouble, when long bolts were used to draw these joints tight. Short 
bolts are now employed, and the difference in the expansion of 
bolts and casting may therefore be neglected. 

The valves of modern gas engines are almost entirely of one 
class, viz, the mushroom type, aud they are operated by cams. 
Recent designs approach more closely to the Continental type of 
direct-litt-valve steam engine, and, indeed, in many ways they are 


growing curiously alike. The latest design for the vertica) double- 


acting Westinghouse engine is as much оп the lines of a modern 
vertical Corliss engine as is reasonably possible. The exhaust valve 
has the most arduous duty to perform, and much ingenuity has been 


spent upon it. To open a 10-іп. or 12-in. diameter exhaust valve 
against 45 lbs. pressure calls for strong gear, and, if the cam roller 
or lever pivot are worn, causes considerable shock. An attempt was 
made to get round the trouble by providing a small additional 
exhaust valve, which was opened in advance, and so reduced the 
pressure on the large valve. Messrs. Crossley Bros. employed a 
balanced exhaust valve, the musbroom valve being balanced by a 
piston valve or block sliding in a pocket; a hole right through the 
valve stem equalises the gas pressure on the outside faces of the 
two valves. Most makerr, however, prefer to face the difficulty, to 
keep the plain mushroom valve, and to make their gearing amply 
strong. The rule is for valves to be mechanically opened and to 
close under the action of springs; but there are definite advantages 
in а mechanically-closed valve, and the new valve gear of the 
Premier engine will be watched with interest in this respect. 
Several dispositions of the valves with regard to the breech- 
casting are to be found, and the placing of all valves below the 
breech is a special feature developed in the Cockerill engine, 
Some such arrangement becomes very convenient when tail rods 


are carried through in the case of tandem cylinders. The more 
usual arrangement is shown in fig. 11, which shows a well-desigued 
engine by the Société Suisse, having some interesting features of 


ita own. 
Fig. 12 isa sectional plan of a thoroughly up-tc-date engine, the 


500-n.P. Deutz engine. 

Ignition is now performed by the electric spark, the three recog- 
nised methods of producing the spark being:— 

1. The interruption of a current flowing through an induction 
coil enclosing a good deal of iron. 

2. The breaking of a current (at its maximum strer eth) supplied 
by a shuttle armatare oscillating between permanent magnet poles. 

3. The sparks are continuously produced from a Rubmkorff coil, 
supplied by storage cells, but are made to pass between points in a 
small closed chamber; and the latter is only put into communica- 
tion with the cylinder when igui!ion 1s required. 

All three work successfully, No. 2 is the simplest, as no outside 
source of current is required. The Cockerill Co. are the only 
makers who use the third system. "Tube ignition has died out in 
all countrie8 except Eugland. 

The great regularity of speed demanded from the modern gas 
engine has led to improved methods of governing. Formerly the 
governor controlled the lit-and-miss " mechanism, aud this is still 
the simplest arrangement where some irregularity of speed is of no 
consequence. Westinghouse introduced the system of controlling 
the quantity of mixture by throttling, and this gave excellent 
resulta, but led to buttum loops being formed on the indicator 
diagram and wasted power. Mr. С. Ic. Sargeant, of America, in- 
vented a means of cutting off the supply of mixture at varying 
points of the suction Stroke, which gave the desired result without 
wasting power. This system is the correct one, and is beiug adopted 
by the leading makers one after another, each baving his special 
design of mechanism. The richness of the mixture remains the 
same, while the quantity admitted to the cylinder is automatically 
varied by the governor for each impulse of the engine, according to 
the power required st the moment. Tne cut-otf valve is placed 
between the admission valve and the air suction and gas valve. It 
is a cylindrical valve, with circumferential ports sliding axially 
inside the casing of the admission valve, whicn is also fitted with 
corresponding circumferential ports. ‘The cut-off valve is in equi- 
librium, and is opened by ап ordinary eccentric and rod on a side 
shaft, which works a rockiug lever oscillating on a pivot, the posi- 
tion of which pivot is determined by the governor from time to 
time; the action of the governor being to turn a screw with right 
and left-hand threads ou its ends, aud so to draw the pivot towards 
or from the motor-cylinder, accurdiug to the speed of the engine. 

A few words must now be added regardiug the starting o1 large 
gas engices. The so-called "self-starters ” are all disappearing, 
and this none too soon, fur they often gave trouble; indeed, some 
of the hand-pump starters were nothiug short of an intolerable 
nuisance. To-day the starting of a 100-н.р. engiue is a matter of 
the greatest simplicity. Compressed air, stored in stroug vessels 
carrylug 80 to 100 lbs. pressure is used; and a special iulet valve 
aud gear is fitted i0 ар least one cyliuder, which autuinaticaliy con- 
trols the air supply while tue speea is veing raised. It is tue simple 
pressure of tue air which effects the startiug—uo explosions taking 
place. When the engine has attained suflicient speed, gas is sup- 
plied to one of the otner суі, ders in the usual way, aud tbe com- 
pressed air 18 no longer required. If the engine bas only one 
cylinder, the fly-wheel carries on the running, while the change 
from compressed air to ordinary explosive mixture is made. The 
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System is so safe, expeditious, and convenient, that it is & wonder 
any other system is used. The Cockerill Co, however, seem to 
prefer to fit a special benzine vaporiser to supply carburetted air for 
starting, an electric motor and barring gear being also fitted. 

A somewhat daring system is employed by the Snow Steam Pump 
Works in starting the 1,000 and 4,000-н.р. gas-engine gas-com- 
pressors in Cleveland. I cannot do better than describe it in the 
works manager's own words :— 

" An auxiliary power-house is provided, containing small auxiliary 
gas engines, which, during the night, operate electric generators to 
supply light for the plant, and supply the storsge battery used for 
furnishing current for the electric igniters during the day and night. 
These auxiliary gas engines are aleo connected to mixture com- 
pressors, which compress the proper proportion of natural gas and 
air (in the proportion of about 1 to 12) into a large tank. Con- 
nection is made from this tank to the ends of the cylinders, wbich 
are used for starting. The engineer turns this mixture under about 
100 lbe. pressure into one end of one power cylinder, which causes 
the piston to move to the other end. "The pressure is then allowed 
to escape from this end, leaving the cylinder full of mix- 
ture at about atmospheric pressure. He then goes to 
the otber end of one of the other cylinders, and admit- 
ting mixture pressure to this end, forces the pistons back 
again to the other extreme position, compressing the mixture in the 
end of the first cylinder to which it was admitted. He then tr ps 
the igniter on this cylinder, which causes an explosion and starts 
the machine, and upon compression in the second cylinder to which 
the mixture is admitted, being ignited, the reverse stroke is made 
under power, by which time tue other cylinders have been rendered 
operative on account of drawiag in their own gas and compressing 
sar e and exploding. Very little troubie is experienced in starting 
the er gines in this way. The mixture tank and its connections are 
designed to stand easily an explosion-pressure of about 600 lbs. ; 
while, in addition to this precaution, a number of large relief 
valves are applied to the tank for the purpose of partially reliev- 
ing internal pressure, should an explosion of this mixture take 
place in the tank. We question as to whether this method of start. 
ing would be permitted by insurance companies within the City 
limits; but, as we have before remarked, all our work in the gas 
engine line has been confined to the building of gas-engine com- 
pressors, which are always located back in the country, and always 
some distance from cities or populous communities." 

Enough has now been said about the construction of large gas 
engines to make it clear on what lines the development is taking 
place. The gas engine of the future will be double-acting, and, for 
great regularity or high powers, multicylindric. It will start with 
compressed air, and, in ordinary running, will govern by cutting-off 
the mixture according to the power required. Still more perfect 
results will be obtained if the degree of compression is made to 
remain constant fur all varying quantities of mixture admitted to 
the cylinder. Letombe bas already succeeded in accomplishing the 
equivalent of this by his system of ‘‘saper-compression,” but other 
means of айла uiug the same end may be devised without much 
additional complication. Duplicate electric ignition will be used, 
and the firing point will be adjusted by the governor to suit the 
quantity of mixture. The tandem or double-tandem system of 
construction will generally be preferred, but the Oechelbäuser and 
the double vis-d-vis are capable of giving excellent results. For the 
next few years horisontal engines will be mostly used, as they are 
cheaper to build and more easily handled, but in time the vertical 
type will come to the front again for central s:ation work. 

It must not be supposed that the features of the future engine 
as here described are new. The old original Lenoir engine was 
double acting ; also Dick, Kerr & Co. made a double-acting engine 
years ago. Yet the success of the Körting engine, and the con- 
version of the Cockerill Co., the Westinghouse Co, and the Deutz 
Co. to the double-acting system (all firms now making this type) is 
a factor of importance. 

Jf the great difficulties which at present beset the gas turbine 
could only be removed, bardly any other kind of prime mover 
would have a chance of competirg with it. The reward for success 
is во great, that strenuous efforts will undoubtedly be made in this 
direction. Meanwhile an attempt is being made to do away with 
reciprocating parts in а gas engine, by exploding a gas mixture 
alternately in two conical vessels connected by a U pipe filled with 
water, and containing a turbine chamber at its lower portion. An 
explosion taking place in the top part of the cone of one vessel 
forces the water down one leg of the U, and up the other, the water 
doing work on the turbine in its passage, and also compressing the 
mixture into the upper part of the second conical vessel ready for 
explosion there. Of course, the flow of water has to be so con- 
trived, that its action on the turbine is always to turn it in the same 
direction, but the details cannot be now described, the author’s 
object simply being to direct attention to new lines of possible 
development. 

A review of recent progress would be incomplete without a pass- 
ing reference to the theory of the gas engine, to which several 
important contributions have been lately made. Prof. Burstall has 
shown that the ignited gases in acylinder are far from being at one 
temperature, and that, in fact, the core of the gas is much hotter 
than the gas nearer the cylinder walls. He has also, by a careful 
investigation based on the increasing specific heats of gases at high 
temperatures, den: much to enlighten us as to the question of '' sup- 
pressed heat" and “after burniog." Mr. J. E. Petavel, in à paper 
read before this Association at the Bradford Meeting, showed some 
remarkable results on thermal emissivity in bigh-pressure gases. 
Perhaps the most interesting is the fact that at the temperatures 
and pressures obtaining in a gas engine the loss of heat by the hot 
gases to the cool walls is almost entirely due to convection ; indeed, 
the convection plays so important a part that the effect of conduc- 


tion and radiation may be neglected. The theory of the gas engine 
is, however, far from complete, and there still remains plenty of 
work for the Gas Engine Research Committee and others to do. 

Incidentally, the use of gas engines in central electric stations 
has been touched upon, but the subject is of such great importance 
that it will oocupy the remainder of the present paper. For а good 
many years moderate-size gas engines have been used to drive 
dynamos, principally by belting. This plan is still useful for small 
installations. : 

A very successful installation is to be found at the central station 
of the Northwich Electric Supply Co., where gas engines using 
Mond gas are belted to direct-current dynamos. 
the company purchase the Mond gas at 2d. per 1,000 cubic. ft. from 
a neighbouring works, and it is pumped to them through 1 mile of 
underground pipe. 

Belt driving is, however, the exception, and now direct coupling 
is almost exclusively adopted. Prejudices at first existed against it. 
Dynamo makers said the shock of the explosion would damage the 
armature. One well-known firm, in 1896, refused to tender fora 
100-kw. dynamo on learning it was to be direct coupled to a gas 
engine, and expressed their opinion that the arrangement could not 
be satisfactory. Another firm, Messrs. Siemens Bros., supplied the 
dynamo, and at the end of two years’ day and night running, a blue 
glaze covered the commutator, which had not even been touched 
with a sheet of sandpaper. The original brushes were in use, and its 
working was all that could be desired. Larger sets were later on 
put to work by the author in the rame power! house, and the result 
of running two 2,250-ampere 100-volt dynamos direct from gas 
engines has proved that the commutator bars do not mark at points 
which are under the brushes when explosion takes place any more 
than at other points ia the circumference of the commutator. — 

Electrical engineers are quite satisfied that direct-current dynamos 
can be satisfactorily run by gas engines, but they are divided in 
their opinion as to the driving of alternators which have to work in 
parallel. Only a few months ago, one of our best-known electrical 
engineers publicly stated that he did not know of any case where 
gas engines were driving alternators in parallel. The author has 
met a fair number of engineers who profess to remain sceptical on 
the subject ; and although those who are best informed readily 
admit thac there is no question of doubt, yet it is as well to confront 
the waverera with a few examples of gas-driven alternators which 
work in parallel. | 

Beginning with a simple case, there is an installation at tbe large 
pottery works at Embracb, where three 100-H.P. gas engines by the 
Locomotiv und Maschinenfabrik, of Winterthur, called the 
“ Société Suisse,” are belted to three-phase alternators, which supply 
power and light to the factory. The cyclic speed variations of the 
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gas engines is ,';, but by the addition of small fly-wheels on the 
alternators the cyclic variation is reduced to . Even this is higb, 
and half this variation is usually demanded for such work, but it 
serves to show what has been done, for these seta run well together. 

The Société Buisse have a probably unique example of two twin 
gas engines of 200-н.р. each, which not only work with their alter- 
nators in parallel, but are sometimes put iu parallel with а water: 
turbine alternator set at Spiez, situate a distance away of over 70 
miles. 

An installation of the Gasmotoren Fabrik Deutz of two 300-KH . 
sets, and two 200-н.р. seta, is in use at the Friedenshütte Works 
near Morgenroth, all of which are coupled with alternators supply- 
ing three-phase currents. The plant has been erected in 1898 and 
1899. The cyclic variation of these engines is ;j;, and this 18 
found quite sufficient to give good results with alternators 11 
parallel. ` 

The engines work with blast-furnace gas, and the plans have been 
made to extend the installation to a total of 2,500 н.р. 

Fig. 13 shows one of the four-cylinder Deutz engines of 1,000 
H.P., direct-coupled to an alternator of the Allgemeine Elektricitàte- 
Gesellschaft, Berlin. This is one of a set of dynamo engines having 
a total capacity of 3,200 H.P., erected at the Gutehotfaungshute 
works in Oberhausen, where parallel working is to be regularly 
adopted as soon as the switchboard arrangements are completed. 

Of four 1,000-H.P. gas engine alternator sets, two have been 
erected by the Deuts Co., for the Hörder Bergwerks und . 
Verein, and are working in parallel. Tbe other two have yet to 
delivered. The Hörder works have three 600-H. P. Oechelhüuser 
engines, which will also run in parallel. 
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A very good example of Deutz engines of the four-cylinder type 
with alternators is to be seen at Diidelingen (Luxemburg), where 
four sets are placed in one house. Two 600-H. P. sets are arranged 
with the fly- wheel in the centre, and the alternator on one side, but 
the larger 1,000-н.р. sets have the alternator placed in the middle. 
Here, again, the alternators ruu in parallel, and the engines use 
blast-furnace gas, although an auxiliary producer-gas plant is 


ided. 
prov? ( To be continued.) 


METROPOLITAN ELECTRIC SUPPLY CO.’S 
ARBITRATION. 


(Continued from page 803.) 
A FURTHER sitting of this tribunal was held on Monday, November 


rd. 

: Mr. Arthur Wright recalled and further cross-examined by Mr. 
Cripps, K.C., said that with reference to the figure of £180,473— 
the valuation for the plant, mains and machinery—he arrived at 
that in the case of the mairs for inside sources of supply by taking 
tbe cost when new to the company, the age, and depreciation. 

Re-examined by Mr. A. B. Care, witness raid he particularly 
asked the accountants of the company to find out what was the true 
cost of the mains in Marylebone, and they told him there was only 
one general account for the whole of tbe company’s system There 
was no detailed mains account «f the separate areas, consequently 
what be had had to do was to take the list price of to-day and their 
tables, wherever they could get hold of them. In valuing the 
house transformer cables, they valued them, so to speak, as second- 
hand goods 

Mr. L. E. Haleey recalled, and further examined by Mr. Cane, 
said he had made an cstimate of the difference in the cost of 
administration after tbe company had parted with Marylebone. 
То do that he bad locked to see what the ontput of the whole 
concern was compared with the output of the three remaining areas 
after taking away Marylebone in 1901. The three areas in 1901 
took 6,504,000 odd units, and in the year 1898 the company’s 
whole output was 6,800000. In that area the management 
expenses were £12,617. Taking the proportion of 6,*00,000 to 
6,500,000, it would give the management expenses at the sate of 
almost exactly £12,000 for tbe remaining areas. The management 
схрепвев of the wh: l- undertaking were in 1901 £17,275. Of that 
the Marylebone proportion was £7,592, leaving as management 
expertes for the other areas £9,682, and the difference between that 
£9,692 and the £12,617 he took as the extra cost of management 
thrown on the three areas—that was £2,317. 

That is to say, the difference between the proportion of the 
management expenses which wae attributed to the other areas in 
1901 and the actual cost cf the whole undertaking, of supplying 
that number of units in 1898—is that right ?— Yes. 

Mr. Cripps, K C.: With all submission, that could not be the test 
of it. Let me put this to you. Suppose at the present time the 
company had an existing staff capable of doing this business, com- 
prising Marylebone and the part left in tbeir hands; will the 
expenses of that staff and matters of tbat kind be spread in the 
future over the smaller income ?— I take it they need not keep up 
the staff which they do for the whole business. 

Do you suggest we can discharge people or reduce the amount 
which we are paying to the staff? — Within a short period I supporte. 

That is the basis on which you have gone ?—I have taken the 
actual expenses in the year when you were managing what would 
be left to you. | 

You bave taken no recognition of the fact that a company with 
an increasing business and so on up to the time of purchase, have 
got a staff well equipped and a capable staff which will practi:ally 
have to be utilised on a smaller business in the future ?—1 aseume 
that the company in 1898 was well equipped, and it appears so from 
the figures. The management expenses in 1898 were not materially 
increased. | 

Continuing: Witness ssid that in his opinion if the directors liked 
they could reduce the staff. 

Mr. E. Manville was next recalled and further crose-examined by 
Mr. Cripps, with respect to the plan which he had submitted for 
the Manchester Square station. He explained that the plan 
was one for a station containing eight 1,000-xw. and two 
500-K w. turbo-generators, making 9,000 Kw. in all. The plan 
showed the machines arranged only on one floor, but there 
was absolutely no reason why they should not be arranged on 
two floors. He was not prepared to say that the plant would be 
extremely inconvenient, but he admitted that it would not be very 
convenient. They would have to deal with about 200 tons of coal 
daily, but he did not anticipate that there would be any difficulty in 
Бара with that quantity of coal if proper arrangements were 

e. 

Mr. J. H. Sheldrake, examined by Mr. Fletcher Moulton, K.C., 
said he was a gas enginecr, and bad a great deal to do with gas, 
both in the form of incandescent light and the older form. Mantles 
of a satisfactory type for using incandescent gas were not put upon 
the market until 1893. Since that time very great improvements 

been made, and, in fact, improvements were being made at the 
present day. In his opinion incandescent gas was the form in which 
gas would be used for illuminant purposes inthe future. Undoubtedly 
the incandescent gas would be cheapest for street lighting 
owing to the lowering of the price of the mantles. He should say 


that the average life of a mantle and of an incandescent electric lamp 
would be about the same, but the difference would be made in the 
cost of the two. With regard to the relative cost of domestic light 
by the electric light and incandescent gas, taking as the basis the 
cost per 1,000 candle-hours, and calculating gas at 2s. 6d., he 
thought that to get 1,000 candle-hours it would cost 1°75d., whereas 
with electricity at 5d. per unit it would cost ls. 8d. for the same 
time. He did not see how, in view of the cost of gas and the 
power that could be obtained from it, electricity had any chance 
either for heating or cooking. : 

Mr. Ernest Cooper, chartered accountant, replying to Lord 
Robert Cecil, said he had made himself familiar with the pro- 
ceedings before the tribunal as far as the accountancy part of the 
question was concerned. In order to arrive at a proper view on 
the question of profit, he should say that the proper view was that 
the plant should be maintaincd at its full value as a going concern 
at tre date of the balance sheet in which the profit was stated and 
a sufficient amount of depreciation must be allowed in order to do 
that before they could arrive at the profits of the concern. He 
believed that view bad been taken by the judges iu cases that had 
come before the Courts. Hé understood Mr. Conacher to say that 
if the whole claim of the company were allowed, it would only pay 
10 per cent. on the capital. But if he raised the money at 33 per 
cent. it would be somewhere about 25 per cent, the same as Mr. 
Halsey stated. 

That is to say, that if all the future capital was only to cost them 
33 per cent., then their calculation brings out a profit of 25 per cent. 
on the future capital ? — Yes. ay г 

In your view it is quite illusory to suppose that they will raise 
their additional capital at 34 per cent. ?—The whole of it, clearly, 
they could not raise. 

Having in view, of course, that this is a concession that is coming 
to an end in 1931 ?—Apart from that I should say they certainly 
could not, but having that in view emphasises their difficulty ; ex- 
cluding the severance, the total he arrived at for the whole under- 
taking was £552,900, which would discharge all the company’s 
liabilities and give £49 10s. to the shareholders. 

Mr. A. R. Stenning, examined by Sir Edward Clarke, K.C., said 
he had considered the question of the purchase of this undertaking, 
and in doing so had accepted the figures which had been given by 
the skilled witnesses, as to the profits of the company, and bad 
taken £22,748, asthe proper value of last year's protits. The figure 
he arrived at was £384,197, but in that estimate he bad not taken 
any account of the value or the amount of money expended on the 
premises of the company in North Street. He was thoroughly 
acquainted with the district of Marylebone, and in his opinion the 
company already possessed the custom of the best business parts of 
the district. There were no factories in the district worth speaking 
of, and, as a matter of fact, the price asked for land was almost 
prohibitive in the way of erecting factories 

Replying to Mr. Balfour Browne, witness said that in his estimate 
he had put down nothing for severance. 

Mr. Samuel Walker, а surveyor, having been briefly examined, 
Sir Edward Clarke said he did not propose to call any other 
witnesses. 

Some discussion then took place as to when it would be con- 
venient to sit for the purpose of hearing addresses from counsel, and 
ultimately the proceedings were adjourned until Wednesday 
December 10th for this purpose. 


THE ELECTRICAL EQUIPMENT OF A STEEL 
WORKS AT ANTWERP.* 


THE new steel works in course of construction on the Hoboken 
Plains, near Antwerp, will be electrically driven and lighted 
throughout. Some idea of the magnitude of the work may be 
gathered from the following figures. When in full swing the plant 
will require 4,200 tons of iron ore, 1,050 tons of limestone, and 3,000 
tons of coal every 24 hours. The steel works proper will produce 
1,200 tons of basic open hearth steel a dry, and the tube works will 
turn out 40,000 to 60,000 tons of tubes annually, varying from 14 in. 
to 40 in. in diameter. | 

The ultimate capacity of the power house will be 30,000 E. P., 
the contract for the first instalment having been eecured by the 
Westinghouse Company under very severe competition with 
European manufacturers. An interesting feature about the present 
generating sets is that the two engines were originally installed on 
an Er glish torpedo boat. These have been reconstructed and fitted 
with Sisson governors. They are of the triple-expansion, surface 
condensing type, each of 1,500 н.г. capacity, and are coupled 
directly to 900 xw. tbree-phase rotating field generators, running at 
a speed of 157 r.p.m , and giving 2,200 v. at 50 cycles per second. 

The new sets will be driven by Westinghouse gas engines. The 
main power house is centrally situated and feeds four sub-stations 
located at suitable points of distribution. The main switchboard 
is designed forthe parallel running of the alternators, but two sets 
of high tension bus-bars are provided 80 that the motors driving the 
rolling mills may be run from one generator, whilst the general 
system is supplied from the others. " 

The general system of distribution and the various applications 
of motors do not call for special comment, but the driving of the 
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rolls is somewhat out of the ordinary run, if only on account of the 
size of the motors. 

For operating the blooming and finishing mills, three large 
variable speed polyphase motors of the induction type are used. 
The sudden changes of load from minimum to maximum nec ssitate 
considerable fly- wheel capacity. A 24-in. two-stand blooming mill 
is belt-driven by a 325-11 P. induction motor running at 300 r p.m. 
The mill runs at 70 r.p.m., and has a tly- wheel of 30 tons weight. 
In one stand #57-10. billets are reduced in section from 10 to 3} in. 
square, and in the other stand 450-lb billets are reduced from 71 
to 21 in. square. | . 

Behind the blooming mills are two finishing mille, each supplied 
. from one stand of the blooming mill. 


These are both directly driven by induction motors throueh 


flange couplings. The large mill, a 14-in. five-stand one, is driven 
by a 450-11 P. motor; the other, а 101-in. five-stand mill is driven 
by a 325-1 Р. motor. Each mill bas a fly-wheel weighing about 
12 tous. These three motors are operated at the full line pressure 
of 2,150 volts. | 

The exact power required to roll different sections of iron bas 
not yet been ascertained, as tightening the rolling train may double 
or treble the power taken. It has, however been noted that the 
325 H.P. belted motor runs continuously at 35 to 45 amperes; the 
325 H.P. motor directly coupled to the finishing mill takes 6) to 80 
amperes on the average, and the 150 n.r. coupled motor, 90 to 100 
amperes. These bave now been running some time, giving every 
satisfaction. 

In connection with the travelling cranes, the high speeds are the 
most noticeable feature. Travelling speeds of 330 ft. per minute, 
and lifting speeds of 50 ft. per minute are mentioned, but it is not 
clear which cranes are referred to, and these range from 5 to 3)-ton 
lifts. 


LIGHTING MINERS' SAFETY LAMPS BY 
ELECTRICITY.’ 


By EDWARD BROWN. 


WHER large numbers of safety lamps are required to be lighted 
and locked before the arrival of the workmen, it is necessary to 
commence lighting the Jamps probably 2 hours before the arrival of 
the men, whereby, say, 15 hours of the best part of а lamp's shift 
is wasted in the cabin at the pit top. It will generally be admitted 
tbat, if some inexpensive and reliable method were introduced, 
whereby the lamps could be all locked before any of them were 
lighted, the lighting need not be commenced till within, eay, 4 hour 
betore the arrival of the men. The lamps would consequently be 
capable of giving a much better light in the latter hours of the 
shift, and at the same time a considerable amount of oil would be 
gaved. 

Hitherto the methods of lighting miners' safety or other enclosed 
lamps by an electric current have required one or more wires to pass 
through the oil vessel forming the bottom of the 
lamp, and insulated therefrom, thus requiring con- 
siderable alteration to the bottom or oil vessel, and 
making the insulation of the wire or wires difficult 
and uncertain. 

The present invention is designed to overcome 
these objections, and consists of a metallic con- 
ductor, л D, fixed in the glass в, surrounding the 
wick-tube, c, of the lamp. The metallic conductor, 
A b, projects inwards towards the wick-tube c, and 
slightly above but not touching it, the outer end 
of the coaductor, a р, being shaped so as to forma 
contact at D (fig. 1). 

The lighting stand is formed of wood or other 
non-conducting material, and a metallic plate, k, to 
which one high-tension terminal, F, of the indu-tion 
coil is connected by & wire, o, and the other high- 
tension terminal, н, is connected by the wire, J, toa 
sliding conductor, 1. This conductor, I, presses against 
a picce of insulating material, k, attached to a 
spring, L, aud the spring, г, is attached to 
a wire, M, which is connected to one terminal, N, of the primary 
circuit of the induction coil, o. The second terminal, b, of the 
primary circuit is connected to the storage battery or other source 
of electricity by a wire, «. | 

Oa the top of the lighting stand is fixed a plate, n, carryiug an 
adjasting screw, 8, and the plate, n, is connected to the storage 
battery or other source of electricity by a wire, T. Tbe action is as 
follows: —Tbe lamp to be lighted (which has previously been 
cleaned, trimmed, aud locked) being placed on the ligbtiug staud, 
the bottom restirg on the metallic plate, x, and the contact, D, 


touching the sliding conductor, 1, a slight push of the lamp closes 


the primary circuit between з and L; the induced current, throngh 


а and 2, forms an arc between the point of the metallic conductor, 
a D, and the wick-tube, c, thus lighting the wick of the lamp; and 
on withdrawing the lamp, the primary circuit between s and г, is 
By this apparatus ап ordinary safety or 
enclosed lamp of any type may be electrically lighted without 
requiring an insulated condector to be passed through the lamp 


automatically broken. 


— rmm 
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bottom, and the invention can be applied to existing safety lamps 
without necessitating any structural alterations in the lamp, beyond 
the insertion of a conductor, A D, in the glass surrounding the 
flame. 

This apparatus is intended to be taken into the mine, to any 
convenient lamp station, and is locked, so that only the properly 


appointed person can relight any lamp which may have been acci- 


dentally extinguished. 

The lamps in the lamp cabin at back can be lighted as they stand, 
on a wire running along the shelves. This wire is connected to one 
of the bigh-tension termingls of the induction coil, and a flexible 
cable, with a push formed in the handle, is carried to any lamp 
required to be lighted, the end of the push being connected by a 
wire to the other high-tension terminal on the induction coil. 
When the handle is pressed against the metallic conductor fixed in 
the lamp-glass, it closes the primary circuit, and the induction spark 
lights the lamp-wick instantly, aud in a similar manner to the fixed 
stand ; in one case the Jamp being taken to the push, and in the 
other the push being taken to the lamp. 

A brief discussion followed the paper, in reply to whicb, Mr. E. 
Brown added that the conductors were riveted into the glass, but 
they were luted with red lead, before being riveted, as an extra 
precaution. A boy was employed to rivet them, and he did not 
think that the breakages exceeded five in 1,000 glasses. At first 
the holes were drilled at the colliery, but now the glasses are pur- 
chased with drilled holes. The lamps had been in use for about 15 
months. Gasolene was used in all the lamps, and less time was 
required to light them than if oil were used. He did not think that 
there bad been three cracked glasses, due to expansion of the 
copper, since the lamps were introduced. 


THE CONTINENTAL ELECTRICAL 
j INDUSTRY. 


GERMAN AMALGAMATION RUMOUBS—CONTRACTOBS VERSUS 
MANUFACTUBEBS. 


Іт must necessarily be a subject of considerable importance to 
arouse German investors to take any interest in electrical enter- 
prises at the present time. Even rumours concerning the projected 
formation of au electrical trust, or the amalgamation of certain 
companies, are insufficient to induce them to shake off existing 
indifference. As far as fusions are concerned, German investors 
have become 80 tired of the reports issued for one year respecting 
the proposed combination of the Allgemeine Elektricitüts Gesell- 
echaft and the Schuckert Co., that the rumour to the effect that the 
former has now turned its attention to the Union Electricity Co., 
has failed to revive any interest in the general question of amalga- 
mation in the electrical industry. 'The desire undoubtedly exists 
in favour of a consolidation of Teutonic electrical undertakings. It 
has, in fact, existed for several years past, but no one seems to know 
how to lead towards the right path, in consequence of the numerous 


Fic. 1.—Sipx ELEVATION. 


difficulties surrounding the companies themeelves, and their financial 
relations with others. If it were possible to dissociate the fina1ces 
of one enterprise from those of another—and something in this 
direction із apparently proceeding—a surprise in regard to amalga- 
mations might be sprung upon the public at any time. Who, how- 
ever, knows what the next year may bring forth ? : 
The Overhead and Underground Electric Railway Co., of Berlin, 
will take over the railway from the Siemens & Halske Co. at tbe 
beginning of January, the Administrative Council having now been 
completed by the addition of Herr E. Pavel as the representative 
of the Government. Apart from the suspended railway which tbe 
Continental Company for Electrical Enterprises, of Nuremberg, has 
suggested for the German capital, although not in competition with 
the before-mentioned elevated electric railway, it is reported that 
the company has submitted a scheme to the Belgian Government 


for the construction of a suspended railway between Brussels and 


Antwerp. The project which has been handed in through the 


intermediary of the Cockerill Co., asks for a concession for the 
speed of 93 miles an hour 18 
contemplated. Where is Mr. Behr with his lightning [express 


building of the line upon which a 
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railway for Belgium now? It is estimated that the expenditure on 
the proposed railway would amount to £1,040,000. 

The present condition of the electrical industry is producing some 
curious developments—excrescences some call them. Іп one case 
it is said that a leading manufacturing firm, whose name is with- 
held, has sdopted a peculiar method in order to ensure the exclusive 
receipt of orders from contractors, of course to the detriment of 
other companies. It appears the firm not only allows the highest 
discount, and a commission on the orders, but it is also offering to 
give an essential share of the profits on the transactions. The 
question has been brought before the notice of a well-known jurist 
who remarks that whatever may be thought of the moral side of the 
matter, the proceeding of the firm is legally inadmissible, because 
it prejudices the interests of the shareholders. The jurist, who 

roceeds to quote from the Commercial Code in support of his 
statement, submits that the directors can be compelled to restitute 
the money paid as share of the protits ia the manner indicated. 
Tbe last bas, perbaps, not been heard of this questionable business 

licy. 
M The formation bas just taken place at Frankfort-on-the-Maine of 
s syndicate of installation firms for the purpose of watching over 
the interests of these contractors Representatives of Frankfort 
firms and others in Brunswick and Maunheim were appointed mem- 
bers of the provisional council, which will be completed as soon as 
the district associations througbout Germany have been constituted. 
Though little information is available concerning the syndicate, it is 
apparent that one of its objecta will be to endeavour to counteract 
the policy of certain manufacturers who act. as contractors and even 
compete for small installation work. The contractors naturally 
resent this practice, which they consider undignified, but there 
appears to be no means of stopping it in view of the general 
scramble for orders and work in different parta of the country. 


GERMAN COMPANIES. 


The Berlin Electricity Works Co., although not a manufacturing 
undertaking, is referred to on the present occasion on account of its 
relations as a supply company with the municipal authorities. 


. When the present agreement between the two parties wag con- 


cluded in 1899, the company strongly complained that it would 
prove disadvantageous to tbe concern, but that this view has proved 
to be largely erroneous is demonstrated by the figures which have 
just been issued for the year 1901—1902. Notwithstanding the 
unfavourable course of business in general, the accounts show net 
profits smounting to £148,210, as compared with £123,989 in the 
previous 12 months. By virtue of tbe before mentioned agree- 


- ment, tbe municipal authorities will receive as their share of the 


profits the sum of £102,053, as against £79,969, whilst the com- 
pany's dividend is to be increased from 7 per cent. in 1900—1901 to 
7? per cent. for the past year. 

The position of the German Electricity Works (Garbe, Lahmeyer 
& Oo.), of Aix-la-Chapelle, has not improved during the past усаг. 
Twelve months ago the net profits amounted to £8,770, and a divi- 
dend at the rate of 4 per cent. was declared on tbe then paid-up 
capital of £97,500. The year which has just closed shows that the 
gross profits from manufacturing were £18,332, as compared with 
423,436 in the previous 12 months, but after meeting general 
expenses, providing for depreciation and absorbing the balance 
brought forward, the accounts show a loss of £3,523. The Electrical 
Installation and Construction Co. of the same town shows a debit 
balance of £4,550, as against a 2 per cent. dividend a year ago on a 
capital of £12,500. 

The Allgemeine Elektricitiits Gesellschaft has just issued its report 
for the past year. The report, to which further. reference will be 
made on a future occasion, shows net profits amounting to £281,700 
ав compared with £486,930 in 1900-1901. It is proposed to distri- 
bute a dividend at the rate of 8 per cent. as against 12 per cent. a 
year ago. | 

Among other German companies may be mentioned the Westing- 
house Electricity Co., of Berlin, which has terminated its financia] 
year with a loss of. £9,300 on а paid-up capital of £12,500; and F. 
Singer & Co., of Cologne- Ehrenfeld, with a deficit of £16,617 for the 
year; whilst Kórtings Electricity Works Co., of Hanover, proposes 
a dividend of 6 per cent. as in the previous year. 


Swiss AND OTHER UNDERTAKINGS. 


The Franco-Swiss Co. for Electrical Industry, of Geneva, does not 
appear to make much progress, and in some quarters it is thought 
that this may be attributed to the concern having been brought 
into existence comparatively late in the day, although four years 
have elapsed since its formation. Havirg a nominal share capital 
of £1,000,000, of which over three-fourths have been paid up, the 
company devotes its energies to investments and installation work, 
and in its second year a dividend at the rate of 2 per cent. was 
declared. The accounts now issued for the financial year 1901— 
1902 show a net profit of £19,750, as compared with £13,960 in the 
preceding 12 months, and the sum available for disposal, together 
with the balance brought forward from last year, is to be set aside 
for depreciation of securities. Apart from the installation branch, 
Which appears to be fairly remunerative, the principal undertakings 
in which the company is interested are the Grenoble Light and 
Power Co., the West Paris Electrical Co., the Southern Electrical 
Co, of Naples, and tbe Italian Electro-Chemical Co. It is 
expected that the position of tbe company, which bas suffered 
from the effecta of the depression ín Germany, will improve as soon 
as the undertakings in which it participates emerge from the experi- 
mental stage. 

The Alioth Electricity Co., of Basle, recently decided to issue 
preference shares to the extent of £150,000 in order to wipe out the 
past year’s deficit. In referring to the question, a Basle newspaper 


now states that no subscriptions were forthcoming for the issue, and 
the interested banks or underwriters were compelled to take up the 
whole of the preference shares. The newspaper, in drawing atten- 
tion to the course of business and the disproportion between the 
number of officials and men, alleges that, although there are 160 
commercial and technical officials, the workmen employed at the 
works only comprise 200. 

The Italo-Swiss Financial Co, cf Geneva, is the title of a new 
company which has been formed for the establishment, working and 
financing of electrical undertakings for lighting, heating, transport 
and other purposes. It has a share capital of £500,000, divided into 
50,900 £10 shares, and the sphere of activity is unlimited, although 
Italy will receive the first consideration. In addition to French 
and Italian members, the board of supervision includes E. Hentsch 
and A. Turrettini, of the Geneva Financial Union, and Councillor 
Ador and E. Aubert as representatives of the Franco-Swies Co. for 
the Electrical Industry. 

The International Electricity Co., of Liè ze, has experienced a 
considerable ret back for the past financial year. Having a share 
capital of £250 000 and a bond issue of £54 000, the company only 
earned £12,367 in gross receipts during 1901—1902 as compared 
with over £80,000 in the previous year, when the net profits 
amounted to £22,800. out of which a dividend at the rate of o per 
cent. was paid. On the present occasion, however, and after 
meeting the general expenses, the final result for the year is a deficit 
5 £10,500, which is to be wiped out by drawing upon the reserve 

und. 

The United Electricity Co., of Vienna and Buada-Pesth, ів 
apparent]y an amalgamation of two concerns, althoagh the accounts 


of each are kept separately, aud the shares maintained distinct 


from each other. As far as the Vienna branch is concerned, the 
balance-sheet for 1901—1902 exhibits a net profit of 80,000 kronen, 
whilst that of the Buda-Pesth Department shows a net profit of 
120,000 kronen. It is, bowever, not proposed to declare any 
dividend, but to carry the balance forward to the next account. In 
the previous year the company distributed out of the Vienna profits 
of 377,350 kronen a dividend of 6 per cent. on a capital of 
5,000,000 kronen, and 8 per cent. cut of net profits of 342,040 kronen 
on a capital of 3.000, 000 kronen ia tbe case of the Buda-Pesth estab- 
lishment. It is reported that both works are fully employed, but the 
competition of German firms, especially in the Vienna district, 
diminisbes the financial resulta. 

The Alta Italia Electricity Co., of Turin, which is closely asso- 
ciated with the Swiss Electrical Industry Co., of Basle, operates the. 
Turin central station and tramways, and is a large shareholder in 
the Piedmont Electricity Co. Its report for 1901—1902 indicates 
a net profit of less than £100 as compared with a loss of over 
£23,000 in the preceding year, but no provision for depreciation has 
been made in either year. A further improvement in the position 
of the undertaking is snticipated during the current financial 
year. 


 PHYSICAL SOCIETY. 


AT the meeting held on October 31st, 1902 (Prof. 5. P. Thompson, 
President, in the chair), a paper оп “ The Size of Atoms” was read 
by Mr. H. V. Ridout. This investigation deals with the size of 
dissociated atoms, or ions, and the results obtained refer to a dis- 
sociated atom as the smallest quantity of matter which can take 
part in an electrolytic action. The element chosen is hydrogen, 
and the author concludes that, in round numbers, 1144 million 
atoms are necessary to form a line one centimetre long. The 
method employed consists in finding a pair of spheres which would 
be charged by the quantity of electricity known to be necessary to 
electrolyse a given quantity of the body under examination—in 
this case water—to the known difference of potential of its ions. 
From this the size of the atoms is deduced, subject to certain 
assumptions enumerated and discussed in the paper. The atoms 
are regarded as spherical and closely packed. To facilitate the 
calculations, the packing is aesumed to be such that the centre of 
any sphere is immediately above the centre of tbe sphere upon 
which it rests. Under these circumstances the total volume of 
spheres necessary to fill a given cube is equal to that of the single 
sphere about which the cube is described. The electrical capacities 
of isolated spheres being proportional to their diameters, it follows 
that the total capacity of any number of such spheres is equal to 
the capacity of a single sphere, the diameter of which is equal to 
the sum of the diameters of the small spheres. Using these two 
propositions, the siz3 of the atoms is easily deduced from the pair 
of spberes already determined. The author points out that the 
method fixes both the superior and the inferior size of the atoms 
and gives, therefore, the true value. 

Lord KELVIN remarked that he had often concerned himself with 
the size of atoms, and pointed out that the value obtained by the 
author for the diameter of a hydrogen ion was almost exactly one- 
half of that which he had obtained for the diameter of a molecule 
of hydrogen. The fact, however, might be a coincideace. He had 
dealt with a ephere which would have the same effect as a double 
atom of hydrogen. While avoiding tbe assumption that atoms are 
hard and spherical, it was usual to treat them as such for purposes 
of calculation. The paper was an important one, but there were 
many assumptions which required looking into. Lord Kelvin said 
that in dealing with the subject of atoms, it was necessary to con- 
sider the atoms of electricity. Tbe atomic theory of electricity, 
now almost universally accepted, had been thought of by Faraday 
and Clerk-Maxwell and definitely proposed by Helmholtz. The 
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atoms of electricity were very much smaller than the atoms of 
matter, and permeated freely through the spaces occupied by these 
greater atoms, and also freely through space not occupied by them. 
An atom of electricity in the interior of an atom of matter expe- 
rienced electric force towards the centre of the atom. We were 
forced to conclude that every kind of matter had electricity in it, 
and Lorens had named electricity as the moving thing in atomic 
vibrations. If the electrons, or atoms of electricity, succeeded in 
getting out of the atoms of matter, they proceeded with the velocity 
of light and the body was radioactive. It was, therefore, not sur- 
prising that rome bodies showed radioactive properties, but rather 
surprising that such properties were not shown by all forms of 
matter. Our knowledge of this subject, which originated with the 
discovery of the Becquerel reys, bad been greatly advanced by the 
experimenta carried out at the Cavendish Laboratory, and he had 
no doubt that in the next two or three years much light would be 
thrown upon this important matter. 

Prof. EvERETT asked why the author had taken the specific 
inductive capacity of water equal to two? 

The AuTHOR said that the latest determinations of the constant 
approximated to tbat number. 


BELL SYSTEMS IN THE NAVY. 


THE impcrtance of having a ready means of communication 
between the various parts of a modern ship of war is sufficiently 
obvious to anyone who bas had the opportunity of going over one 
of our battleships; but for the benefit of those who have not had 
such an opportunity, it may be as well to briefly ontline the 
conditions that obtain. 

In action, a ship would probably be fought from the conning 
tower, situated generally bencath the fore bridge, and this we may 
look upon as our central station. Formerly voice pipes with 
whistle calls ran from here to all the important stations, such as the 
fore bridge, after bridge, conning tower aft, starboard, and port 
engine r. om, torpedo tubes, tiller flat, battery and turrets, &c. 
These voice pipes were necessarily somewhat bulky, and as they 
began to multiply, soon filled up the already overcrowded conning 
tower; they bad tbe disadvantages of being troublesome to repair 
if shot away, becoming practically useless if they got choked, or 
water leaked in, and it was often exceedingly hard to locate a call 
when the whistle was heard. True, they had little shutters, which 
were designed to blow open and show the particular whistle which 
had sounded, but these little indicators would often become stiff 
and cease to act, or, more commonly, they would get broken off; 
accordingly, the voice pipe gradually began to give way to the 
telephone, and the whistle call to the electric bell and shutter. 

With electric leads, communication became more extended, and 
instead of one central station to and from which all orders passed, 
it became possible to make, as it were, two or three centrale ; thus 
from tbe bridge orders could be sent direct to any desired station, 
or tbe sbip could be worked from the after couning tower, and 
altogether a far more extended system could be worked. 

There are several different kinds of bells in use as calls, the most 
usual being the ordinary trembler bell common to a group of 
shutters. Where such a bell is in anyway exposed to the weather, 
it has to be made watertight this is effected by enclosing the mag- 
nete and armature in a watertight case. The armature does not carry 
the hammer as in the common house bell, but instead of having a 
fixed yoke, the yoke is, as it were, removed to the outside of the 
watertight case and kept away from the magnets by a spring similar 
to the armature spring; to this vibrating yoke (if we may still 
call it à yoke for purposes of distinction) the hammer is attached, 
and a small outer cover is screwed on over all to protect it from dust. 
By this mears the actual electrical connections are kept watertight. 

The action is as follows:—The armature performs the part of 
magnetisipg and demagnetising the coils, while the yoke, being alter- 
nately attracted and released, actuates the hammers. 

Besides the trembler bell, single stroke bells are sometimes used, 
especially for reply gongs from the engine room, and these are 
made watertight in a similar manner, except that, in this case, there 
is, of course, no need for the armature as we have described it. 

There are two kinds of shutters used, one being the single shutter 
and push combined, and the other a box containing several such 
shutters with pushes under each; in both cases they are, as a rule, 
put up in watertight brass boxes. 

The circuits for the more complicated bell systems are wortby of 
some attention, for they are so derigned as to be capable of 
comparatively easy repair, and at the same time to economise wire 
as far as possible. It must be remembered that in a ship there is 
far more likelihood of leaks developing in a circuit than on shore, 
for by far the greater part of tbe circuit will be in close proximity 
to the metal work of the ship, and continual minor repairs are 
always going on which lead carpenters, painters, and other enemies 
of the electric circuits, within destructive limits, hence it is 
necessary that faults should be easily local ised. 

The wire for bell leads is mortly supplied in twin or four-core 
cables, that is to say, the insulated leads are laid up together in an 
outer covering of braided hemp. 

The simplest circuit is, of coursc, that in which the push is at 
one station, and thc bell is used asa call with no reply ; this needs no 
description, but where it is necessary that a reply should be made 
asin telephone circuits, and twin-core cable is generally used and 
one battery, the negative pole is earthed, i.e., screwed to the ship's 

side, while at the batterylendjof,the line "опе lead: proceeds from 


the positive pole through the push and to the distant bell, and so to 
earth. The other lead, taken also from the positive pole, goes 
through the home bell to the distant push, and so to earth. Another 
method is sometimes employed where two batteries are used and 
one line wire; in this case switches are used instead of the ordinary 
push. They are on the principle of the ordinary Morse key ; the 
line joins the centres of the two keys, bell and battery at each end 
are earthed, and the normal position of the key switches bell into 
line. On pressing one key the home bell is switched off and the 
line put in connection with the unearthed pole of the home 
battery. 

For reply gongs from the engine room a twin-core cable is used. 
A bell and shutter are forked into the circuit where required, 
probably in the conning tower and upper and lower bridges. Only 
one push in series with a battery placed in the engine room is 
necessary. Of course the reply gongs are simply a means of 
letting the officer on watch know that an alteration of speed 
bas been made in accordance with the engine room telegraph. 

We now come to the bigger systems, by means of which all the 
important stations are joined up in such a manner as to be able to 
call and reply. There are two methods of wiring, the older being 
known as the common return," and possessing the double advan- 
tage of economy of battery power with economy of cable. Inan 
extended system this method becomes exceedingly complicated, 
and renders the task of locating faults no easy matter. The prin- 
cipal features are as follows :— 

Two stations fed off distant batteries require only a twin-core 
cable between them, while where one station derives ite battery 
power from another a four-core cable is necessary. A modification 
of the first case is sometimes used where a single central battery 
charges two distant stations, which are then connected by a twin- 
core cable. 

As an example, let us imagine three stations to be connected in 
the form of an isosceles triangle, with a battery placed centrally 
below the base, we shall find that in order to connect them on the 
common return system, it will be neceseary to run a twin-core cable 
along the base, and up one side, while the other side will have to be 
a fourcore cable. In order to trace the circuit, take a pair of 
charging leads from the battery to each of the base 
stitions, and extend these leads up «ne of the sides. Now 
connect в pair of pushes in fork with the positive lead at 
each station, and to the negative lead at each station connect one 
terminal of a bell. In order to ring any distant bell, we now only 
require to join the free terminal of a push to the free terminal of 
the distant bell through an indicating shutter, and vice versá, hence 
between any two stations a twin-core cable only is now necessary. 

It will be noticed, however, that where the two base stations are 
far apart, a further saving of wire can be effected by placing a 
battery at each of these’ stations and joining the negative poles 
by a single wire so that the batteries are in parallel, thereby 
shortening the charging leads at the expense of the single wire 
which forms the common return. It would at first eight seem 
obvioue, perhaps, to «arth the negative pole and economise still 
further thereby, but experience has shown that this is not practi- 
cable on board ship where leaks are so easily created. 

In large ships the “group system" bas taken the place of the 
“common return” to a great extent, and here each group of stations 
has ita own battery and return, but occasionally the returns of two 
or three groups are joined and so made common, wire being econo- 
mised in this way. 

In the group system a four-core cable is necessary to each station; 
these are run from a terminal box at the central, where the battery 
for the particular group resides. Of these four cores, two go to the 
distant bell from the home push, including the battery in the cir- 
cuit at the terminal box, and two come from from the distant push, 
including the battery in the same way at the terminal box, and 
running in, one straight to the home bell and one through the 
indicator, and so to the other terminal of the bell. ` 

The group system of wiring has the advantage of being compara- 
tively easy to test for faults, the faulty leads being quickly found 
at the terminal box, and inspection will then usually localise the 
fault. 

The second advantage 18 that when a bad earth occurs, only the 
battery belonging to the particular group is affected, whereas in the 
common return 8 good respectable earth will in a short time com- 
pletely paralyse the whole system. 


POWER TRANSMISSION. 


As President of the Birmingham University Engineering Socicty 
Prof. F. W. Burstall gave an address to the members and their 
friends on the above subject at the opening meeting for the new 
session, held on October 30th. 
The subject is one of especial local interest at the present time, 
for agreat expenditure will shortly be necessary for to equip & 
generating station necessary for supplying current for the tram- 
ways. At present, the possibilities of electricity as a motive agent 
do not seem to be realised by manufacturers in this district, and 
engines made in the days of James Watt are to be seen doing 
their daily grind still, uneconomically and unsatisfactorily. 
The Professor would not pledge himself to recommend a gas-driven 
station for Birmingham—he discreetly left that for the consulting 
engineers—but he was naturally optimistic concerning the futare of 
the internal combustion engine, and said that at present he knew of 
one gas engine of 3,000 I. H. p., and at least one English firm was 
prepared to construct and guarantee a gas engine of 4,000 LHF. 
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while he did not doubt but that units of 5, 000 н P. would be met with 
in the almost near future. The ideal method of generating 
power, said Prof. Burstall, is to consider one huge factory situated 
from three to five miles from the centre of the city, and manufactur- 
ing three saleable commodities. It could be worked under the same 
head, but would be sub-divided into three departments. It would 
be first of all a chemical factory for the recovery of that valuable 
by-product of South Staffordshire coal, sulphate of ammonia. Using 
coal at бв. а ton, the price of South Staffordshire “slack,” the 
ammonia sulphate recovered would sell for 48. 6d. The second 
commodity to be disposed of would be the power-gas manu- 
factured by the same process, at the same time, and from the same 
coal as the ammonia sulphate. This gas, although valueless for 
lighting ‘purposes, ів of great value for driving gas engines and 
for heating furnaces or buildings. This gas, if supplied in bulk, 
could easily be sold at a profit at 2d. per 1,000 cub. ft. The future 
generation must be educated to regard the ordinary open-hearth 
coal fire in its proper light as a most unsatisfactory medium for 
obtaining heat from coal. It was entirely responsible for the dirti- 
ness of our cities, and the amount of money and time which this one 
item cost the nation was fabulous. It was most expensive and 
inefficient, and he had no doubt that if people had the opportunity 
of taking gas at such a greatly reduced rate aa it could be 
profitably supplied at, they would be quite willing to heat 
their homes with it. Its advantages from a humanitarian 
standpoint were overwhelming; it would do much to render life 
more enjoyable by all classes. The third commodity to be disposed 
of from this one main factory was electricity. It was an open 
question as to whether it would pay to transmit the gas in pipes to 
certain stations dotted about the city’s area, and there transform it 
by gas engines and electrical machinery into power ready for use 
on tramways or for lighting, or whether it would be better to 
generate the electricity in a larger gas-engine driven station at the 


main works, from which it could be transmitted at a sufficiently - 


high pressure, say, 7,000 to 10,000 volts, to small sub-stations dotted 
at convenient intervals over the city and there transformed to the 
pressure required. It was a question to which the answer would 

according to local conditions. He had not worked out the 
advantage or disadvantage for Birmiogham. There was one thing 
which, at the special request of a Birmingham gentleman, he would 
like to touch upon, and that was, that for this city the electricity 
supplied should be absolutely centralised, and should be sent from 
some main generating station—whether gas or steam driven, was 
for the consulting engineer to decide upon—which station should 
be situated in as favourable a position as possible. It should be 
near to the supply of coal, but it must not be too far away from the 
centre of the city, or electrical losses would become very great. He 
thought that it should be, under present conditions, about three to 
five miles. The advantages of centralisation were many ; there was a 
reduction in all permanent charges, and the advantage of uniformity 
and interchangeability of plant, while the cost of maintenance was 
relatively reduced. By moving out some three to five miles the land 
was cheaper, rates and taxes were less, cost of carriage was re- 
duced, and there was no nuisance of vibration or, as in the case of 
steam-driven stations, smoke productian. That was where his 
ideal station for producing gas scored. None of the smoke formed 
by the combustion of the coal was allowed to escape; it was all 
trapped in the washers. If only the audience saw the state of these 
washers after an hour's working of quite a small producer, they 
would, he said, be astonished at the amount of smoke and dirt 
which was formed. Again, he appealed for the gas-driven station 
from a purely humanitarian standpoint. He held no brief for the 
gas engine; he knew of many difficulties to be overcome, of its 
many imperfections; but for all that he felt sure that these would 
be surmounted. There was a great amount of capital already sunk 
in steam plant; vested interests were always in the way of reforms 
—they were even to be contended against in an educational estab- 
lishment like the University, for it was hard to make manufacturers 
understand that by supplying the funds requisite for efficient 
instruction and demonstration they would: ultimately reap the 
benefit. 

A vote of thanks to Prof. Burstall was proposed by Mr. S. A. 
Roberta at some Jength; Mr. R. P. Hulee, whose researches upon 
the Nernst lamp have made bim known in the engineering world, 
briefly seconded. Prof. Burstall replied by saying that he hoped 
that it would lead the audience to think deeply upon this subject 
of power transmission, which will have such an influence upon our 
future social conditions. He knew of one railway in America 
where a line 70 miles Jong was to be driven by electricity supplied 
from one station. The design and equipment of such stations was 
the problem for the coming generation of engineers. 


chester.— The Wirral R.D.C. and the Bromborough 
U.D.C., two authorities controlling districte lying between Birken- 
head and Chester, have been formally advised that it ^ the inten, 
tion of а company to apply for powers in the next session o 
Parliament to Кой ае from the New Ferry terminus 
of the Birkenhead Corporation tramwaysto Chester. The intention 
i& that the line shall be worked on the overhead trolley system. 
The district through which the line will rün is mainly rural, and 
includes the famous Eastham district, one of the most popular 
resorts on the Mersey. This resort alone, in the summer, would 
ensure a amount of traffic by the tramway, both from Chester 
and Birkenhead. A Bill is to be introduced into Parliament: next 
session for obtaining the necessary powers. 


NEW PATENTS, 1902. 


Compiled expressly for this journal by W. P. THOMPSON & Co., Electrical Patent 
Agents, 822, High Holborn, London, W.C., and at Liverpool, to whom ail 
inquiries should be addressed. 


28,310. „Coin-freeing apparatus applicable to electric, gas, water meters, 
clocks, and other appropriate apparatus." J. W. Jones. October 27th. 

28,823. ‘Improvements in sparking plugs for use in connection with the 
electric-ignition systems of internal combustion engines.” J. 8. FoLEr. 
October 27th. 

23,924. “Improvements in automatic switches for use in connection with 
the electric lighting of railway carriages, and for analogous purposes." THE 
ELECTRIC AND ORDNANCE AccEssonies Co., Ltp., and R. F. HALL. October 27th. 

23,983. "Railway metal telegraphy.” J. Epcak. October 27th. 

23,384. „ An improved electrically-operated automatic brake.“ J. Н. HINDLE, 
October 27th. 

23,944. Improved electrical billiard marker and indicator.” J. MALAM, 
October 27th. 

29.964. “The Turner eurrent-breaker.“ W.Tcrxen. October 27th. 

23,371. “Improvements in electric cables and in apparatus for the manufac- 
ture of same.“ J. D. F. Axprnews. October 27th. 

23,872. ‘Improvements in electric tremblers or contact breakers and means 
of actuating the same.” W. S. FREEMAN. October 27th. 

23,387. “Improvements in and relating to main and branch electric 
switches.“ J. W. EWART. October 27th. 

23,389. An improved galvanic dry cell." G. ScHaUL.I and D, LOEWENSTEIN, 
October 27th. 

5, 29.400. "Improvements in electric ccnductors.^ W. V. MORTEN, October 
27th. 

23,121. Improvements relating to Röntgen ray and lke epparatus.” H. W. 
Cox. October 27th. 

23.426. Improvements in and relating to electric aceumulators.“ L. GARCIN, 
October 27th. 

23,428. "Improvements in incandescing bodies for electric lighting pur- 
poses." E.Scnmarrskn. October 27th. 

23,134, “An improvement in electrodes for arc lamps." C. D. ABEL. 
(Gebrüder Siemens & Co., Germany.) October 27th. 

233,492. Improvements in and relating to induction coils.” J. O. HEINZE. 
(Date applied for under Patents Act, 1901, July 11th, 1902, being date of appli- 
cation in United States.) October th. (Complete.) 

23,91. Improvements relating to the electro-deposition of metals upon 
articles of china, earthenware, and the like.“ G. W. Laybourn, October 28th. 

23,507. “Improvements in controllers for electric lifts.’ J. S. STEVENS, 
C. G. Maron, E. C. STEVENS and Р, H. Stevens, October 28th. 

23,560. * Improvements in trolley gear for electric traction." F, BusHELL. 
October 28th. 

23.584. “Improvements in electric switches of circuit-breakers." p. 
Нлмігтох, October 20th. 

283.594. “Overhead life- guards for the protection of passengers from broken 
trolley wires on electric-driven tramcars." D. Tuns. October 29th. 

28,600. ‘Improvements in electric arc lamps." P. HocNER. October 29th. 
(Complete.) 

28,019. “Improvements in secondary batteries." E. SANPHAGEN and J. 
LrnoEN. October 20th. 

23,622. ‘Improvements in electro-reversible motors." О. сао. October 

th. 


23,651. “Improvemen:s in electrical] generators end motors.“ W. H. Froop. 
October 29th. ; 

23,656. ‘Improvements in and relating to the insulation of electric con- 
ductors.” E. BrerotHE!L. October 29th. 

23,657. “А combined electrical switch and wall plug.“ J. W. JOHNSON. 
October 29th. 

23.660. maximum current registerirg indicator." A. M. CLARK. 
(Hartmann & Braun, Germany.) October 29th. 

23,661. “An improved incandescent lamp socket." K. H. H. JAGER. 
October 29th. (Complete.) | | 

28,070. ''A device for automatically stoppiry electric generating plant when 
charging batteries.“ W. P. AbpaMs. October 50th. 

23,673. ''Improvements in and connected with the production of electro- 
types." S. Cuwprn-CoLes & Co., LTD., and S. CowrrgR-CorEs. October 30th. 

23,677. “Prepayment electricity meter." J. ELLIS. October 30th. 

28,679. “Improvements connected with trclley poles of electric cars or 
locomotives.” J. 5. Rh. October 30th. 

23,694. An improved automatic shunting switch for protecting the shunt 
coils and carbon holders of arc lamps." А. ECKSTEIN and A. E. ANGOLD. 
October 30th. 

23,695. “Improvements in incandescent electric lamps." G. HockHAM. 
October 30th. | 
28,734. “Improved guiding device for the electric conductors of tram and 
like cars.” J. A. MirLER. (Date applied for under Patents Act, 1901, October 
80th, 1901, being date of application in United States.) October 80th. (Com- 


plete.) 
25,788. " Ifprovements in protecting hoods for telephone receivers to pre- 
vent the spread of contagious diseases.“ E. BARDAC and P. A. MARTIN. 


October 30th. 

23,743. "Improvements in the method of monnting electric incandescent 
Jamps and apparatus connected therewith.” A. M. ECTnEN. October 30th. 
(Complete.) 

23.753. "Improvements in and relating to telephones." I. B. Binn BAUM and 
J. BERLINER. October 80th. (Complete.) 

28,754. “Improvements in and relating to galvanic batteries." G. PEARSON 
and L. FIEDLER. October 30th. | 

28,797. *‘ Improvements in apparatus for composite systems of simultaneous 
telegraphy and telephony.” J. M. FELL. October ЗІЗ. 

98,803. ‘Improvements in and relating to the arrabgement of incandescent 


electric lamps.“ M. C. GREENHILL and S. E. HAMMOND. October 3lst. 


29.842. Improvements in electric telegraphy.” F. E. Hesse and E. 8. 
HkvnTLEY. October 31st. 


23.858. Improvements in thermo-electric batteries." J. Y. JOHNSON. 
(A- Wolf, jun., & Co., Germany.) October 31st. 
23,926. ‘Improvements in means for regulating electric circuits." 


H. LEITNEN and R. N. Lucas. November lat. 


PUBLISHED SPECIFICATIONS, 1900. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 822, High Holborn, W.C., and at Liverpool, price, post free, 9d. 


(in stamps). 


19,470. “Improvements in electric switches." Crompton & Co., and 8.L 


Brunton. Dated October 31st, 1900. 


E C . ———— 


844 


` 


THE ELECTRICAL REVIEW. [Vol51. No. 1,303, NOVEWEER 14, 1902. 


d “Improvements in electric clocks." Е. W. Leake. Dated October 
st, : 


19494. “Improvements in dynamo-electric machines.” British Thomson- 
Houston Co. Dated October 81st, 1900. 


19,495. Improvement in systems of electrical distribution." British Thom- 
son-Houston Co. Dated October 3187, 1900. 


19,496. ‘*Improvementa in induction electric motors." 
Houston Co. ted October 31st, 1900. 


19,497. “Improvements in automatic circuit-breakers for electric circuits." 
British Thomson-Houston Co. Dated October 81st, 1900. 


19,498. ''Improvements in circuit-breakers for electric currents.” British 
Thomson-Houston Co. Dated October 81at, 1900. 


19.449. Improvements in systems for controlling electric motors and 
electrically-propelled railway trains." British Thomson-Houston Co. Dated 
October 8186, 1900. 

19,500. “Improvements in electric switches." 
Co. Dated October 81st, 1900. 


19.506. Improvements in electric arc lamps." F. J. Green. Dated October 
Bist, 1900. 

19,509. "Improvements in the manufacture and production of solid ends on 
electrical conductors.” T. J. McTighe. Dated October 31st, 1900. 


19,511. “Improvements in dynamo-electrio and electro-dynamic: machines.“ 
J. H. Mawdsley. Dated October 81st, 1900. 


19.512. Improvements relating to eleotric circuit-breakers or switches.” 
H. H. Lake. Dated October 31st, 1900. 


19,554. ‘Improvements in and relating to combined telephone and sound tele 
graph apparatus.“ C. k.Ljungman. Dated November Ist, 1900. 

19,576. ‘Improvements іп and connected with electric switches or contact 
makers applicable to order telegraphs, railway signalling apparatus and the 
like." A. L. A. C. D'Arlingcourt. Dated November Ist, 1900. 

19.588. “Improvements in automatic electrical switches and circuit breakers.'' 
J. Booker. Dated November Ist, 1900. 

19.594. Improvements in alternating current transformers or economy 
coils.” J. L. Davies. Dated November Ist, 1900. 

19,595. ‘Improvements in or connected with arc lamps." J. L. Davies. 
Dated November Ist, 1900. 

19,612. * Improvements in or relating to the renovating of electric incan- 
descent lamps." A. J. Boult. Dated November Ist, 1900. 


British Thomson- 


British Thomson-Houston 


19,659. “А new or improved process of coating metal goods and articles with 
zinc." L. @zirmay and L. von Kollericb. Dated November 2nd, 1900, 
19,674. Improvements relating to electric railways working on the surface 


contact system.” H. H. Lake. (W. M. Brown, U.S.A.) Dated November znd, 
1900. 


19,686. “Improvements in accumulators.” 
Gueugnon. Dated November 2nd, 1900. 


19,754. " Improvements in and relating to key sockets for incandescent 
electric lamps." O. D. Lucas, Т. H. Marsh, and А. Vandam. Dated November 
8rd, 1900. 

19.766. Improvements connected with overhead trolley poles used in elec- 
trical traction." W. E. Rowlands. Dated November 8rd, 1900. 

19,809. Improvements in or in connection with trolley arm standards for 
electric railways or tramways.” S. Hutchins. Dated November bth, 1900. 

19,429. An improvement in electrical locking apparatus for railway tignals.” 
G. H. Jelfs. Dated November 5th, 1900. 


19,47. "Improvement in electric fuses.” O. L. Peard. Dated November 
Btb, 1900. 


19,863. “ A process for coating fibrous material with metal," R. W. James. 
(Communicated.) Dated November 5th, 1900. 


19,900. “Improvements in and connected with electric punka- motors.“ H. 
Spuhl. Dated November 6th, 1900. 


19,992. “Improved insulator for trolley wires and cverhead conductors." 


G. De R. De Rales and F. 


J. T. P. Estler and F. Kieinstuber. Dated November 6th, 1900. 


19.934. “Improvements relating to the mounting of electric bells.“ C. 
Woittequand. Dated November th, 1900. 


19,945. “Improvements in incandescence electric lamps." W. P. Thompson, 
(Communicated.) Dated November 6th, 1900. 

19.951. Improvements in or relating to dry core cables and the like elec- 
tric conductors." E.G. Heyl-Dia. Dated November 6th, 1900. 

19.987, An improved electrical connection.” W. R. Sykes, A. H. Johnson, 
and C. J. Cooke. Dated November 7th, 1900. 

20,016. “Improvements in electric switches.” H. Oppenheimer. (Communi- 
cated.) Dated November 7th, 190). 

20,177. Commutator or coilector for electrical purposes." E. Batault. 
Dated November 9th, 1900. 

20,197. “Improvements in the construction of the troughs for laying electric 
mains.” M. Lachman. Dated November 9th, 1900. 

20,200. “Improvements in or relating to electrolytic cells.” J. H. Noble. 
Dated November 9th, 1900. 

20,201. “ Improvements in or connected with apparatus for covering electric 
conductors with insulation.“ G. E. Heyl-Dia. Dated November 9th, 1900. 

20,204. ''Improvements in connections for electric mains." C. D. Burnet. 
Dated November 10th, 1900. 

20,277. Improved means for supporting the osmium filaments of electric 
incandescent lamps." O. Imray. (Communicated.) Dated November 10th, 


20,811. ч Improvements in electrical connections for tables and the like." 
O. T. Banks. Dated November 12th, 1900. 


20,362. “Improvements in renewing tbe filaments of electric incandescent 


Jamps." C. Howard. Dated November 12th, 1900 


20,353. ‘* Improvements relating to alternating current induction motors." 
B. Ө. Lamme. (Date applied for under Sec. 103 of Patents, &c., Act, 1853, 
April 14th.) Dated November 12th, 1900. 

90,384. *' Improvements relating to systems of electrical distribution." B.G. 
Lamme. (Date applied for under Sec. 108 of Patents, &., Act, 1888, April 
14th.) Dated November 18th, 1900. 

20,486. “Improved electric apparatus for exploding mines." 
and Evershed & Vignoles. Dated November 13th, 1900. 

20,471. ‘Improvements in or relating to connectors for electric wires and the 
like.“ J. Rymer-Jones. Dated November 18th, 1900. 

20,522. "Improvements in high potential line switches for electric currents.” 
British Thomson-Houston Co. (E. M. Hewlett, Schenectady, New York, 
U.S. A.) Dated November 14th, 1900. 

20.579. Improvements in electric controllers." W. Н. Harfield. Dated 
November 14th, 1900. 

90,576. “ Improvements in apparatus for signalling by wireless telegraphy.” 
J. A. Fleming and Marconi's Wireless Telegraph Co. Dated November 14th, 
1900 


8. Evershed 


90,631. “ Improvements in automatic electric carriages and appliances for 
the transport of light goods or traffic.” Н. Dubs and L. Laffitte. Dated 
November 15th, 1900. 

20,758. Improvements in dynamo 1661210 generators and motors.“ E. van 
Haanen. Dated November 17th, 1900. 

90 778. “ Improvements in arc lamps.“ J.A.Heany. Dated November l7th, 
1900. 

20 858, ‘Improvements in and relating to arc lamps for project on pur- 
poses.“ C. V. Drysdale. Dated November 19th, 1900. 

20,887. ‘Improvements in the working of vehicles or trains on railways, 
tramways and the like.“ J. Brown. Dated November 19th, 1900. 

20,942. ‘Improvements in systems of electric motor control." 


British 
Thomson-Houston Co. (Communicated.) Dated November 20th, 1800. 


20,948. "Improvements in safety devices for electric motor control systems.” 
British Thomson- Houston Co. (Commu Dated November 20th, 1900. 


20 960. Reversible galvanic cells or so-called storage batteries.“ T, A. 
Edison. Dated November 20th, 1900. 


20,967. Improvements relating to incandescent electric lamps.” H. H. 
Lake. (Communicated.) Dated November 20th, 1900. 


20,995. Improvements in poles for electric railways, eleotric lights and tele- 
phone and telegraph lines." E. W. Serrell. Dated November 21st, 1900. 

21,025. ‘Improvements in electric railways on a sectional conductor or like 
arem British Thomson-Houston Co. (Communicated.) Dated November 

$t, 5 

21.026. “Improvements in sectional conductors or like systems, and in 
braking and signalling arrangementa for electric railways." British Thomson- 
Houston Co. (Communicated. Dated November 21st, 1900. 

21,087. “Improvements in ground detectors for electric circuits." 

21,028, '‘ Improvements in electric railways on sectional conductor or road 
contact systems." British Thomson-Houston Co. (Communicated.) Dated 
November 21st, 1900. ` 

21,029, “Improvements in tachometers.” 
(Communicated.) Dated November 2lst, 1900. 

21,080. “Improvements in alternating current electric railways.” British 
Thomson-Houston Co. (Communicated.) Dated November 21st, 1900. 


21,081. “Improvements in systems of electrio motor control.” British 


British Thomson-Houston Co. 


 Thomson-Houston Co. Dated November 218+, 1900. 


31,100. “Improvements in or applicable to electric converters or trans- 
formers,” J. P. Hall. Dated November 22nd, 1900. 


21,144. ‘‘Improvemenis in electric motor starting apparatus." W. Wateon 
and E. Preece. Dated November 22nd, 1900. Y 


21.149. Electrolytic process for the precipitation of metals and alloys from 
their solutions, and also for the deposition of metals or alloys on other metals 
or alloys or on other substances.” J. Meurant. Dated November 22nd, 1900. 


21,217. ''Improvements in electric current regulators." P. M. Justice. 
(Gommunicated.) Dated November 23rd, 1900. 


21,288. “Improvements in secondary batteries," Т. Pescatore and Tudor 
Accumulator Co. Dated November 28rd, 1900. 


21.293. Improvements іа means for obtaining magnetic adhesion of looo- 
motives or motor cars in electrio railways.” British Thomson-Houston Co. 
(Communicated.) Dated November 94th, 1900. 


21,2298. “Improvements in insulated electric conductors and method of 


making same.” British Thomson-Houston Co. (Communicated.) Dated 
November 24th, 1900. 


21,294. ''Improvements in systems of electrical distribution.” British 
Thomson-Houston Co. (Communicated.) Dated November 94th, 1900. 

21,429. “Improvements in or relating to dynamometers." K. Leverkus. 
Dated November 27th, 1900. 

21,447. “ Improvements in electric railways on the sectional conductor 
system.” British Thomson-Houston Co. (Communicated.) Dated November 
Zith, 1900. 

21,448. "Improvements in systems of electrical distribution.” British 
Thomson-Houston Co. (Communicated.) Dated November 27th, 1900. 


21.449. ‘Improvements in interrupting devices for electric circuits,” 


British Thomson-Houston Co. (E. W. Rice, Schenectady, N.Y., U.S.A.) Dated 
November ih, 1909. 


21.450. Improvements in methods of transforming alternating electric 


currents." British Thomson-Houston Co. (J. E. Woodbridge, Schenectady, 
N.Y.,U.S.A.) Dated November 27th, 1900. 


21,459. ''Improvements in safety cut-outs for electric circuits." J. Sachs. 
Dated November 27th, 1900. 


21,478. “Improvements in or relating to electric meters.“ J. H. Barker and 
J. A. Ewing. Dated November 27th, 1900 i 


21,466. '* An improved gripping appliance, suitable for screwing lamp shades, 
clamp rings on and off electric incandescence lampholders.“ Н. F. Cotton, 
A. T. Cotton, and A. H. Reddell. Dated November 27th, 1900. 


91,539. "Improvements in electrolytical apparatus.” J. Matthews and W. 
Davies. Dated November 28th, 1900. 


21,588. “Improvements in or relating to plates for electric batteries or the 


like.“ A. J. Boult. (W. J. Jackson, Pennsylvania, U.. A.) Dated November 
28th, 1900. 


21,551. Improvements in apparatus for the production of fluorine.” M. 
Meslans. Dated November 28th, 1900. 


91,566. “Improvements in accumulator or secondary batteries." C. A. 
Welsbach. Dated November 28th, 1900, 


21,578. Enclosed switch and cut-out combined." W. J, Fryer. Dated 
November 29th, 1900. 


21.615. Improvements in socket joints of metallic telegraph and like poles." 
E. H. Chambers. Dated November 29th, 1900. 


21,617. “Improvements in electrical fuse, distribution and switchboards." 
C. E. Zimdars. Dated November 29th, 1900. 


21.629. Improvements іп and connected with means for the conversion of 
electrica] energy derived from & source of direct current into alternating cur- 
rents.“ W. du B. Duddell. Dated November 29th, 1900. 


21,642. Improvements relating to electric fuses.” J. C. A. Ward. Dated 
November 29th, 1900. 


21,644. “Improvements in systems of electrical distribution.“ H. R. Kent. 


(Date applied for under Sec. 193 of Patents, &o., Act, 1595, May Ist.) Dated 
November 29th, 1900. 


21,046. “ poprovements in and relating to electric switches.” Clarke, Chap- 
man & Cc., and A. L. Forster. Dated November 29th, 1900. 

91,660. Duplex spring holder for electric lamp shades." G. Н. Ide. Dated 
November 80th, 1900. 

21,700. Improvements in telephony." 
Jersey, U. S.A.) Dated November boch, 1900. 


21,701. ‘‘Jmprovements in telephony." 
Jersey, U.S.A.) Dated November 80th, 1900. 


21,702. ‘Improvements in operating dynamo-electrio machines." British 
Thomson-Houston Co. (W. le R. Emmet, New York, U.S.A.) Dated Novem 
ber 80th, 1900. 


21,708. ‘* Improvements In systems of electrical distribution and are ismps 
therefor.” British Thomson-Houston Co. (R. Fleming, Mass., U. B. A.) Dated 
November 80th, 1900. 


21,704. "Improvements in systems of electrical distribution.” British 


Thomson-Houston Co. (E. J. Berg, New York, U.S.A.) Dated November 30th, 
1900. 


21,716. “Improvements in and in the arrangement and oonstruction of arc 
lamps." C.Oliver. Dated November 80th, 1900. 


21,722. “Improvements in or relating to trolley wire and other conductors for 
.electrio traction." G. E. Heyl-Dia. Dated November 80th, 1900. 


'91,782. Method of automatically cutting out main conductors of powerful 
electrical currents." Siemens Bros. & Co. (Siemens & Halske, Berlin, b. W.) 
Dated November 80th, 1900. 


21.606. ''Improvementa in or relating to trolleys, switohes and crossings used 
in connection with overhead wires for electrio traction.” P. McCul.ough. Dated 
December 1st, 1900. 


21,812. “ Improvements in and relating to eleotric aro lamps." L. W. Emerick. 
Dated December 1st, 1900. 


21,815. “ Improvements in and relating to armatures and field magnets for 
dynamo-electric generators and motors." V. I. Feeny. (Allgemeine Elektrici.&ts 
Gesellschaft, Berlin.) Dated December 186, 1900. à 

21,860. “Improvements in electric meters.” British Thomson-Houston 
Co. (E. Thomson, Mass., U.8.A.) Dated December 8rd, 1900. 
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THE TRAMCAR BRAKE QUESTION. 


THE recent deplorable accident at Chatham, following at so 
short an interval-almost identical accidents at Devonport 
and Glasgow, although at Glasgow no car was actually over- 
turned, will impress still more lastingly on the minds of the 
general public the notion that travelling by electric car is 
fraught with considerable danger. 

We know, of course, that an actual investigation will 
prove the proportion of accidents, either fatal or serious, to 
the number of passengers, to be almost infinitesimal, and we 
are inclined to fall back on the well-known and unaccount- 
able fact that accidents of a similar description generally 
occur in batches. But we have not done the whole of our 
duty as a responsible journal if we leave the matter at that, 
express the usual regrets, and trust that such disasters will 
It is our duty to ventilate thoroughly the whole 
to ascertain, if 


not recur. 
question of the causes of these accidents, 
possible, with whom the real responsibility lies, and to 
suggest remedies. | 

Of course, the primary cause of a car running away is the 
failure of the brakes to stop it. 

Now, in our opinion, brakes fail to act from two causes 
only. One of these is a defect in the design or mechanism 
of the brake itself; the other cause is a defect in the 
operator of the bübke i., the driver. 

These causes are fair and large subjects for discussion, and 
we have. opened our * Correspondence columns to anyone 
who has a word to вау on them. The response, so far as 
superficial area goes, has been satisfactory, but we regret 
that, with a few notable exceptions, much of the corre- 
spondence has displayed either ignorance, bias, or interested- 
ness. Whether it is that the men who do know are unable 
or unwilling to give their knowledge for the public weal ; or 
whether it is—and we cannot believe this—that there are 
very few men in England who do appreciate the nature of 
the problem ; we certainly regret that this correspondence 
has not been of more practical value. 

Let us consider first the question cf the brake. Looking 
at it in a general way, there are only two types in use ; one 
depending on the rotation of the wheels, the other on the 
pressure of the car on the raila. "There are several varieties 
of each type which may be discussed later. For the present 
we shall be content to consider which of these types should 
be fitted to a car, or if it is necessary to fit both. 

Perhaps it will be well to look at the issue through the 
eyes of a good driver. This man says :—“ If I am driving 
a car on which the brakes are of the type which acts in one 
way or another through the rims of the wheels, I know that 
directly the wheels stop revolving while the momentum of 
the car is not overcome, the brakes are practically in- 
operative, at all eventa for the purpose of a rapid stop ; but 
I know also that on any grade which does not exceed 1 in 12 
to 1 in 14, there is no excuse for so handling the brakes and 
sand-gear as to skid the wheels, Even on the steepest grades 
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travelled by electric cars there is no possibility of this 
occurring if I have observed speed regulations and know my 
business. Nevertheless, on a route where there are long or 
very steep grades, I always feel safer and keep fresher if 
the cars are provided with some form of track brake. If 
this is of the quick-acting variety, it is useful as an 
emergency brake, but I can handle the emergency brakes 
acting through the wheels with equal effect." 


Luckily this type of man is not the freak some people 


would have us suppose, and in every system where the men 


are carefully selected and carefully trained such men are 
in the majority. These are the men of whom it has been 
said that the management only hears of them on pay day, 
for they never have accidents. And this happy state of 
things ig not brought about by the masterly handling of any 
kind of emergency brake, for these men do not run any risks, 
and use the emergency brake only to save the life of some 
careless foot passenger. Our correspondent “ Driver“ 
appears to be one of the men who are always using the 
“emergency " to avoid accidents, probably because they run 
at speed right up to tke obstacle before putting on the 
brake, and so take risks which a good driver would avoid. 
Nevertheless, the best organised system must contain a 
roportion of men who never will be in the first rank, and 
the public have to be guarded against the indiscretions of 
these men. On that account some form of track brake 
should be fitted to all cars operating on grades of real severity, 
on which there is any chance of a car running away by 
reason of the mishandling of the wheel brakes. We believe 
that track brakes are entirely unnecessary except under 
these conditions, and we hold the opinion that it would be a 
very wasteful process to equip cars with a quick-acting 
track brake for emergency work only. Asa matter of fact, 
a quick-acting brake of any kind, which requires the smallest 
amount of muscular energy to operate, is too often an 
incentive to fast and careless running, and is indirectly 
responsible for many accidente, because the men who take 
advantage of it are just those who have not the sense or 
the presence of mind to use it properly when the critical 


. moment arrives. 


It is for these men that inventors try to design brakes 
which will pull up a car in a minimum of time, whereas it 18 
really the men who ought to be pulled up—by the neck, for 
they are all potential murderers. 

Perhaps not all; some are merely intermittent lunatics 
of a very dangerous type, for they“ lose their heads" just 
at the moment when their previous experience and training 
stould make them able to cope with any emergency. 

No men could be better trained, in theory, than the 
Glasgow drivers, yet the recent accident was caused by 
one of them failing to turn a handle in the right direc- 
tion; in fact, he had two perfectly simple methods of 
stopping the car running backwards, neither of which 
required any muscular effort, and he failed to use either. 
No brake on earth, however instantaneous and certain in 
action, will prevent this particular kind of accident. 

Our views on this question of brakes were expressed in 
a leading article of December 13th, 1901, and, with slight 
modifications suggested by wider experience, those views 
are still sonnd ; but we hold most emphatically that the real 
question is not 80 much one of the choice of brakes, which may 


- 


be left fairly safely to the responsible engineers, bat one of 
the men who handle those brakes, Every one of the recent 


gruesome accidents was caused, beyond a shadow of doubt, | 


not by any inherent defect of the brake system, but by the 
incompetence— perhaps only temporary, but just as fatal, 
for all that—of the driver. If there is even a moderate 
percentage of this type of man driving cars to-day in 
England, only awaiting the psychological moment, to create 
disasters, we think that everyone will agree that the position 
is a very serious and alarming one. We regret to say, from 
what we can see and hear on all sides, that we are only too 
well justified in the belief that the percentage of drivers who 
are either incorrigibly reckless, unfortunately ignorant, or 
sufficiently unbalanced mentally to do the wrong thing in a 
crisis, is far from being moderate. | 
The incorrigibly reckless can be weeded -out well enough, 
and quickly enough, by any manager who is up to his work, 
and experience teacbes us that the sack, without mercy, is 
the only remedy for this class of man. They are untamable 
and untrainable. a 
The * unfortunately ignorant" class is that with which 
much can be done by proper treatment, but the very fact 
that any of this class, or of the preceding class, are to be 
found driving on any system, iscondemnatory of the manage- 
ment. | 
Sheriff Strachan, in a judgment given at Glasgow on the 
28th ult. (as reported in our“ Traction Notes of November- 
7th issue), made some sound remarks on the subject. He con- 
sidered. among other things, that drivers should have a 
thorough knowledge of the mechanism of the cars, and 
should have them entirely under their control. 
These seem to be such obvious qualifications for ару driver 
to possess, that we might be pardoned for thinking that the 
Sheriff had a weakness for platitudes, until we read that the 
driver of the car that caused the collision in question had 
been trained “for about а week.” This, coming from Glasgow, 


surprises us very much, and, without a full report of the 


evidence, we hesitate to believe that the week referred merely 
to the time the man had been actually driving a car in ser- 
vice; for we have always understood that Glasgow took up 
this matter of training most energetically from the beginning, 
and had established a school for the instruction of motormen 
on recognised American principles. . Such a school was 
described and illustrated in our issue of April 26th, 1901, 
and we believe that the idea has been extended considerably 
on the other side. The school aims at giving every 
prospective motorman a thorough knowledge of the car and 
the equipment which he has to handle, by means of a skeleton 
arrangement which shows every cable and electrical: or 
mechanical device on the car. Special instructors” are 
detailed to explain everything, to drill the men in the hand- 
ling of controllers, brakes, and sanding gear, and to examine 
them minutely after a certain period of training. 

Many are weeded out during this process, but to pass 
successfully out of the school does not qualify an examinee 
for the position of motorman, and he has still to run the risk 


of rejection after а more or less extended trial on the road, 


during the whole of which time he is under constant super- 
vision. Moreover, either before or after the period of 
schooling, every candidate is subjected to a searching 
medical examination, and immediate rejection follows the 
discovery of any radical disease, or of defective eight or 
hearing. We believe that the number of men who paes out 
as motormen does not exceed 50 per cent. of the applicants. 
We desire to lay special stress on the medical examination, 
which we fear is enforced in hardly any of our Britieh 


undertakings, though it would seem to be an obvious 


necessity. | 
Such a precaution would result inevitably in a reduction 
of accidents and of the sick list, and the men -themselves 
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would benefit wherever sick clubs are supported wholly or in 
part by their weekly payments. The tramway undertaking 
need not be put to any expense in this matter of medical 
examination, for the first condition of employment should be 
that the applicant must pass through the hands of a specially 
appointed doctor at his own expense. This proviso would 
not only prevent undesirabies entering the service, but, when 
widely known, would check to a large extent the number of 
such applicants, so lightening the work in the office. 

The points we wish to press home in this article are that 
defective or inadequate brakes are rarely responsible for 
accidents ; that a sadly large number of motormen are not 
really fit to be entrusted with the lives of the public; and 
that, indirectly, the management itself is responsible for 
accidents in which these incompetent men have a part, 
because it has not given them a proper education. If the 
full weight of this last point could be brought home to a 
manager on whose system a /ufal accident occurs, we believe 
that he would never rest till he had tried to atone for his 
crime by bringing his men up to the mark. 


Kine’s COLLEGE, London, is one of the 
two institutions which, “for upwards of 
70 years, without adeqnate endowment, and without the 
advantages of incorporation in any University, have supplied 
London with all that it has possessed in the shape of 
University education.” Always struggling bravely to fulfil 
its high functions, always served nobly by teachers to whom 
no adequate remuneration could be given, King’s College is 
now jn debt to the extent of £35,000, and the Council is 
issuing an appeal for a sum of £500,000, which is the 
minimum required to place the College in a satisfactory 
working position a8 a school of the new teaching University 
of London. £265,000 is needed for the extinction of the 
debt, for new laboratories, lecture rooms, and libraries, and 


King's College. 


. for their endowment; an income of £17,500, less the 


munificent Treasury grant of £2,300, and £1,000 given by 
the University for the endowment of the Chair of Engi- 
necring, is wanted for the Chairs in Science, Art, and 
Theology. It is diflicult to conceive of an object which 
should appeal more strongly to Englishmen who have the 
welfare of their country at heart, than to assist in rescuing 
from pecuniary embarassments a college like King’s. But 
it is still more difficult to understand how such an institu- 
tion, situated in the heart of the largest and richest city of 
the world, should have been overlooked by our millionaires 
who are reputed to be constantly in search of some useful 
outlet for their surplus wealth, until it is compelled to appeal 
for funds to save it from insolvency, or from the alternative 
of a future diminution in activity. In every branch 
of knowledge, Englishmen of the present day owe much to 
the departed professors of the Strand. Sir Charles Wheat- 
stone in electrical science, Clerk Maxwell in mathematics, 
John Hopkinson in electrical engineering, Daniell and 
Miller in chemistry, and one whose name, though absent 
from the list printed in the Appeal, will never be forgotten 
by students who had the privilege of working under his 
guidance—Charles Loudon Bloxam : this is the kind of men, 
in our department of science alone, whose lives were spent 
in the service of King's College, London, and whose attain- 
ments and conversation have fostered in some of us a feeling 
of affection for that place of study which can yield in no 
respect to the love of other Englishmen for the old resi- 
dential Universities of Oxford and Cambridge. We can 
but earnestly hope that this £500,000—so small a sum when 
viewed in the light of its importance, and the benefactions of 
modern philanthropists to less worthy objects—will be 
speedily received by the Council; and that thus a pheno- 
menon of poverty in educational facilities, which is a disgrace 
to the British Empire, may disappear from ite capital. 


A STUDY OF ELECTRICAL DEVELOPMENTS. 
. Br VALENTINE RYAN. 


To take a broad and proper view of a rapidly-developing 
industry is by no means an easy matter. To do so one 
must be intimately associated with that industry. Now 
those engaged in the electrical one usually allow a speciality 
to absorb all their attention ; they confine their exertions to 
making preparations for a predicted development. Besides, 
they are rather disposed to depreciate the wonderful progress 
made during the last decade, simply because it will be out- 
shone by the developments of the next. 

Some six years ago an eminent professor lost no 
opportunity of impressing upon his students that all the 
existing electrical plant and apparatus in the generating 
stations would be obsolete within the next 10 years. If the 
students did not benefit by the changes somebody else would. 
To what extent the professor's forecast has been realised, is 


` a matter for others to decide; however, it would be well if 


Messrs. Somebody could be induced, like the artist, to step 
back a few paces to obtain a better view of the few develop- 
ments that are urgently needed and well within the range of 
possibility—for the present to lay aside what has been 
accomplished, and to consider a few of the more promising 
openings for enterprise which will present themselves in the 
near future. The writer must rest content with pointing out 
some of the things to be accomplished and defining the 


. essential points that deserve consideration. 


At present the lines along which developments tend are 
rather congested, so that one improvement is overlapped by 
another, bat between these lines there appear to be equally 
promising, yet neglected, scopes for ingenuity. Usually one 
invention leads to another, so that a series of developments 
all tending in one direction are brought about within a few 
years. With many firms, once an article commands a ready 
market, developments are rather avoided than encouraged ; 
this is due to their taking too restricted a view of the general 
effect and tendency of their work. 

Plant and apparatus have been sold in large quantities 
for a few years, and bave then fallen into disuse. This first 
fact alone has induced many firms to start in the electrical 
industry; even with the more established ones it has 
led them to repeatedly over-estimate the amount of trade 
done. The former seldom survive when required to adapt 
themselves to the new requirements; the latter err in this 
direction so often, that their losses and gains somewhat 
balance. They push things to extremes in one department; 
owing to good fortune it proves just then a move in the 
right direction. Encouraged by this success, the same policy 
is pursued again, with the contrary result. In passing, it 
may be mentioned that one flourishing electrical firm, with an 
immense capital, has never initiated anything. This firm 
has never possessed a master patent, but it has worked for 
months making preparations with a view to benefiting by the 
expiration of one. 

Within the last few years some great developments have 
taken place. Certain foreign firms stepped in, and easily 
captured the markets; now they appear determined to hold 
them. On the other hand, many British manufacturers have 
raised their voices against the disadvantages under which 
they work. They plainly foresaw the coming developments, 
but discouraged by previous failures, they hesitated to pre- 
pare for them. 

Every few years, as the electrical industry enters a new 
stage of its existence, the preconceived notions receive a sad, 
if not fatal, shaking. These existing theories are re-cali- 
brated to meet the new conditions. This also leads to new 
wants and defects. 1 һеве difficulties teach effects; effects 
suggest causes; а knowledge of causes leads to remedies. 
Then each manufacturer sets to work applying one of the 
so-called properties of the electric current to overcome the 
difficulty. (me, grasping the essential points that are re- 
quired to be fulfilled better than the others, directs his 
ingenuity in a more promising field. Thus he starts favour- 
ably handicapped, and attains an initial success. The others 
are disconcerted, rather disposed to over-estimate their oppo- 
nent’s triumph. The purchasers, considering themselves 
fortunate, treat, their newly acquired acquisition with patience 
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and care. They never neglect to report its performance in 

ul. Thus all join hands in giving the manufacturer a 
gratuitous advertisement. In a rapid!y-developing industry 
it is not always easy to avoid doing 80; anything that 
tends to hasten its progress is quite rightly received with a 
hearty welcome. Yet because by the exertion of a limited 
amount of ingenuity a single property of the electric current 
has been directed and applied * for the use and convenience 
of man,” it should not be too readily accepted as an estab- 
lished fact, that any of the remaining ones cannot be utilised 
for the same purpose. 

A striking illustration of this is afforded by arc lamps. 
Every week they are well represented in the list of new 
patents, With a few exceptions, the arc lamps in use con- 
sist of a number of ideas screwed together, forming any- 
thing but a uniform piece of mechanism. The object 
apparently is to embody in each lamp as many ideas as 
possible, seldom adapting the new ones to keep in phase with 
those already in use. It is too obvious that an author cannot 
embody all his ideas in a single play or novel. Yet mis- 
takes in this direction are repeatedly made in arc lamps. 
Between the various movements employed for striking the 
arc and focussing the carbons there is very little to choose ; 
so if the new one is reliable and uniform in its working it is 
a8 good as the best of those in use. No great plant or skill 
is required for this manufacture. Sometimes one may see 
them being made in the corner of a bicycle shop or ware- 
house. Purchasers are found in all quarters ; some well- 
known firms turn out from 300 to 400 per week. A few 
patents and patent rights for the construction of arc lamps 
have been sold for £60,000. So there are many induce- 
ments and no impediments awaiting new starters in this 
field, yet it is surprising how closely their aims and objects 
are allied. 

A successful lamp has yet to be invented without an 
electro-magnet controlling the movement of the carbons. 
In the case of enclosed arc lamps, the controlling current 
may be reduced so much that it would appear possible to use 
the heating property of the current by employing a hot wire 
to control the movements of the carbons. This method is 
liable to waste energy, yet if it could be utilised without 
doing so the simplest and neatest lamp possible would 
result. A modified plan appears very promising. This 
is to let the series coil strike the arc and lift the carbons, and 
so do practically all the work as in the existing arrange- 
ments. Then arrange an escapement controlled by a hot 
wire to feed the carbon ; with a suitable arrangement the 
expansion of the wire need not necessarily be great. The 
wire might be arranged in any convenient form. Besides, 
as there would be only one coil in the lamp, it could be 
arranged concentric with the carbons. 

The best illustration of the so-called properties of the 
electric current being utilised for the same purpose is afforded 
by electricity meters ; to render the analogy more complete, 
one finds recorded almost all the names familiar to those 
engaged in the electrical industry. 

Those instruments, while used for the same purpose, bear 
as little resemblance to each other as the stock-in-trade of 
an old curiosity shop. It is doubtful if those that have, so 
far, survived the test of time, were the best. "These were 
fortunate enough to earn a reputation of not refusing to work. 
But this does not necessarily imply much for the accuracy 
of that work. With the more matured experience now avail- 
able it might pay to revive some of the earlier forms. 

Shrewd commercial men are prone to observe from time 
to time the idiosyncracy of their meters, and take advantage 
of it whenever possible. It is not surprising, then, that 
they do not countenance the changing of the meters. How- 
ever, some of the essential points of a first-class meter arc 
now well recognised :—(1) Iron castings used instead of 
tin cases. (2) The meter should be mounted in a casting 
hung vertically, say, 4 in. deep, thus forming complete pro- 
tection from the wall. These important points ensure the 
meter remaining dust and damp proof. The old meters 
often considerably reduced the insulation tests of installa- 
tions. It is not unusual to find the internal parts of 
them covered with dust, even when the cases appear to be 
well preserved. Besides, it should not be overlooked that 
meters do not lend themselves to being repaired, overhauled 
or even cleaned. They have rather to work for, in some 


cases, years, without receiving any attention. (8) The 
revolving element should be as light as possible, and move 
їп а horizontal plane. In a particular meter this weighs only 
b oz. They always start readily with an 8-c.P. lamp; 
even those of 40 amperes capacity. (4) The registering 
gear should be in a Vertical plane. To transmit the motion 
from one plane to the other worm gearing is generally 
employed. On examining the old meters it becomes evident 
that only two or three threads of the worm ever come in 
contact with the gear wheel. Again, the friction of the 
first train is transmitted in an increasing ratio to all the 
others, until finally it reaches the last in a much more 
magnified degree than when it started. To overcome 
these difficulties a simple counting gear is now being 
resorted to instead of the second train of wheels. This also 


facilitates meter reading. The first train then, may be said 


to be used to reduce the speed, and the second to count the 
number of revolutions. At present a single lever is used as 
a connecting link, and an independent ratchet allows the 
second gear to move in one direction only. A slight 
inaccuracy in the working of either of thesc may allow the 
meter to move and yet not register. Such a fault is liable 
not to be detected for some time ; this point requires more 
attention. Both the lever and the ratchet require to be 
combined in a more complicated kinematic chain. 

Electric bells have successfully monopolised a restricted 
field, yet they have undergone little modification in later 
years. The wooden boxes covering the movements entail 
a big percentage of the factory cost of the bells, but they 
do not affect the working. Grained enamelled tin covers 
resembling wood, similar to common tin trunks, would 
be much cheaper. Bells with 2$-їп. to 4l-in. gongs 
made on this plan should prove very popular. Again, the 
projecting arm of the bell casting, employed for supporting 
the gong, adds to clumsiness and necessitates much labour. 
A conical iron stamping screwed to the base might be used 
instead. This would reduce the factory cost considerably. 

It would be difficult to estimate the number of coils 
broken while they are being hammered on to the cores. The 
broken ones quickly disappear. A simple hand-press 
worked on the same principle as those used for light 
stampings would save a great number of coils in the course 
of a week’s work. It would afford a steady and even 
pressure—all that is required. Even by simply damping 
the cores they drive on much easier. 

In the direction of single-stroke bells, one must not expec: 
too much, The ordinary electric bell vibrates, say, three to 
five times before it makes any appreciable noise. During 
this time the magnetic field is being built up while the 
armature and hammer are attaining some momentum. In 
single-stroke bells these preliminary vibrations are absent. 

When multipolar dynamos and motors made their 
début their advantages appealed to all. In a few years they 
became universal. In the machine shop they wrought some 
radical changes. The big boring and turning mills just 
managed to keep pace with them. The side shaping 
machine with a pit in the centre was peculiarly adapted to 
planing the yokes. ‘here appears to be a missing link 
as усь apparently unobserved ; a machine for drilling and 
lapping the pole-pieces is alluded to. In a modern-size shop 
the pole-pieces are so numerous that there would appear to 
be ample work for such a machine. At present radial arm 
drilling machines are resorted to, and much time is lost in 
setting and drilling the poles, What really is required is a 
drilling machine consisting of two solid uprights with an 
arm across, like a planing machine, the space between these 
being large enough to just admit a large pole-piece, and no 
more. 

These pole-pieces must be tapped true, or nearly во, which 
is not an easy matter, but an undue amount of time is wasted 
in doing this. Test a large multipolar machine with 


callipers and a straight-edge, and see if the pole-pieces are 


not, on the average, out from } in. upwards ; this tends 
to distort the magnetic field. With the field coils in position, 
this cannot be conveniently done, hence the errors remain 
undetected. If observed, a fitter and a labourer spend, on 
the average, half an hour on each hole; this means that the 
cost of tapping two holes in each pole-piece of a large 
generator becomes excessive. 


There would appear to be ro limit to the cost or complica- - 
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tion of machine tools, As standardisation becomes more 
practical in the future, they promise to occupy such a pre- 
dominant position, tbat the all-important fitter may rank as 
an accessory. So far, no properly organised method of 


providing light for the machine men lias been adopted. An 


incandescent lamp is fixed in some convenient position— 
u ually where it is not liable to get broken. More than this 
is required. It would repay to attach well protected wires 
on the machine and provide a few sockets, to any of which 
the lamp might be attached, a foot or two of flexible cord 
intervening between the lamp and the plug. A flexible 
wire with plugs at each end may be employed to connect this 
wiring to the main supply, so that when altering the machine 
to receive new work, it can be disconnected. This wiring 
might be said to resemble the tubes used for distributing oil 
in steam engines. These last three points are new 
deficiencies, which deserve more consideration from machine 


tool makers. 
(To be continued.) 


PNEUMATIC BRAKE TRIALS. 


Ir is evident from the interest taken of late in this question, 
that the importance of suitable and adequate brakes on 
eectric cars is at last being realised. The number of electric 
car accidents must be reduced, and tliis must be done either 
by the voluntary action of the tramway engineers and 
managers, or by the ** Board of Trade" ; which of these is 
the most desirable will be obvious. 

The mistake of supplying insufficient braking power on 
electric cars in the past was perhaps a natural onc, owing to 
the different conditions and lower speed of horse cars, but 
now we bave, in the great number of accidents, undisputed 
evidence of the importance of efficient, brakes, and neglect to 
give the question due consideration and attention must be 
regarded as a grave omission. ‘lhe extra cost of good brakes 
must not be thought of, and even if this were permissible, 
can it be doubted that money spent on efficient brakes is 
a splendid investment, and that neglect to provide such 
is false economy ? 

The question of speed must, toa great extent, be regulated 
by the braking power on the car, and this is an important 
consideration when high speed suburban traffic is catered for. 

The human element, which has to some degree been ignored, 
is most important, and a driver should be as much on the 
alert at the end of his shift as at the beginning ; but this is 
Impossible, due to two causes, viz. :—(1) Mental strain ; (2) 
physical strain. The mental strain in driving a car can 
never be entirely eliminated, but a driver's consciousness of 
complete contro! of his car would do much to reduce it. 
The physical strain is due mainly to the heavy working of 
the hand brake, and it is strangely inconsistent that on 
any motor-driven car so much human energy has to be 
expended. 

The importance of properly training tbe car drivers need 
not be insisted on here. It is dealt with at length in our 
leading columns to-day. 

To reduce the human element of risk to a minimum, con- 
fidence must be created by having powerful brakes, and 
physical strain must be reduced by a mechanical service 
brake being substituted for the hand brake, the latter being 
used only as a standby. 

In addition to the hand brake, therefore, there should be 
8 brake or- brakes suitable for emergency and service work, 
the emergency brake being preferably quite independent of 
the electrical equipment, aud capable of immediate applica- 
tion; also it should not be a wheel brake, as the wheels 


would become locked and cause skidding, particularly on. 


greasy rails, forming flats on the wheels, and greatly 
reducing the power of the brakes to pull up the car. For 
these reasons the emergency brake should be a slipper brake 
acting on the track. 

The Hewitt & Rhodes pneumatic slipper brake, which has 
often been referred to in our “ Correspondence " columns, 
is found, from actual test, to meet the above requirements. 
A description of it has already appeared 
Review, : 

On Thursday, the 13th inst., some 


in the ELECTRICAL . 


testa were made at 


Stockport on a car fitted with the above brakes, at which a 
representative of the ELEcTRICAL, REVIEW was present, and 
checked all the results obtained. These are given, for: 
clearness, in tabulated form. ‘The tests are divided under 
three heads, as follows :— 
Emergency brake (1) on steep hill. 
Ы » (2) оп slight decline. 
Service brake (1) on steep hill. 
T „ (2) on slight decline. 
Ordinary hand brake (1) on slight decline. 

The bill tests were taken on “ Lancashire Hill," where 
there was a runaway car accident some time ago, and down 
which the drivers refused to run the cars unless other 
than hand brakes were used. Since the Hewitt & Rhodes 
brakes have been fitted to the cars, the system has been free 
from accidents. 


STOCKPORT CAR TESTS. 
TABLE I. Trial of Emergency Brake on Steep Decline. 


ulled 


Bpeed in | Distance : 

No. of - 172 1 | No. of 
ем. er her. Gradients w pie Passengers, 
1* 19 1 in 16 43 ft. 0 in. 8 
2° 15 a 30 ft. 0 in. 8 
3° 20 10 59 ft. 0 in. 6 
4* 25 7 69 ft. 6 in. 6 

| 
* Lancashire Hill. 

Tase II. — Triad of Emergency Drake on Ordinary Koule. 
14 27 Slight decline 56 ft. O in. 6 
2a 25 | si 63 ft. 6 in. 6 
34 223 ii 34 ft. O in. 6 
44 205 48 ft. 6 in. 6 
hak 20 | А 50 ft. 0 in. 6 
644 20 | и 64 ft. Oin. 6 
ТА! JO үн 72 ft. 6 in. 6 
ВА 20 | „ 48s ft. 3 in. 6 
Oak 17 H | 99 ft. Oin. 6 


| | 


* Same route as test 14. t Same route as test 2a. {Same route of test 34. 
` Same route as test da, 


Tasik III.—7ri«! of Hand Brake made for Comparison. 


-—— —— 


| | 


1в* 173 Slight decline 156 ft. O in. 6 
281 198 ji 3224 ft. O in. 6 
Зв} 3 М 337 ft. 6 io. 6 

* same route as test ]4. | Same route as test 24. „ Same route as test 3a, 


Taste IV. - Trin of Service Drake on Steep Decline, 


pete ate —— T | 


1с* 5 арргох. 1 in 16 24 ft. 6 in. 6 
2c" 5 » i 24 ft. 3 in. 6 
3c* 5 „ » 13 ft. O in. 6 


» Lancashire Hill. 


TABLE V.— Trial of Service Brake on Ordinary Roule. 


аршы 


Ip ` 10 Slight decline! 8 ft. 0 in. 6 
2p 14 | 18 ft. O in. 6 
3D 15 | " 30 ft. 6 in. 6 


| 


Parliculars of Car.—Weight of car, about 10 tons 
(empty); wheel base, 6 ft.; carrying capacity, 57 
passengers ; length of car body, 16 ft.; length over plat- 
forms, 27 ft. 6 in.; diameter of wheels, 30 in.; motors, 
two of 30 H.P. ; reversed staircases, 

Braking Equipment.—Hand brake acting on wheels. 
Hewitt & Rhodes combined emergency and service 
pneumatic slipper brake, connected pneumatically with the 
wheel brakes, an arrangement suggested by “ Driver " in the 
* Correspondence ” columns of the REVIEW. A patent 
composition block, the patent of Mr. Atherton, was used on 
both wheel and slipper brakes. 


CONDITIONS or TESTS. 


1. The speeds were carefully estimated by means of a split- 
seconds stop watch and known distances. 
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2. The brakes were applied at given points, the distance 
the car travelled from these points being carefully measured 
with a line. 

3. No sand was used on the track throughout the tests. 

4. The condition of the track in all tests except those in 
Table IV. was fairly clean and dry; in the tests of 
Табе IV. the track was slightly wet. | 

It was particularly noticed during the tests with the 
pneumatic brakes that the braking of the car even at the 
excessive speeds was very smooth, and there was entire 
absence of vibration. Ta the hand-brake trials the car 
jarred most unpleasantly, the vibration was excessive, and 
the action was accompanied by much noise, 

As a service brake the action of the pneumatic brake was 
strikingly simple and easy, and there was no vibration. 

The tests were carried out to ascertain exactly what could 
be done by this braking equipment under ordinary and 
extraordinary conditions of working. 


THE MANCHESTER SECTION OF THE 
INSTITUTION OF ELECTRICAL ENGINEERS. 


THE first meeting of the current session of this section of 
the I. E. E. was held on Tuesday last, November 11th. Mr. 
E. W. Cowan, who presided, explained that owing to the 
absence of the chairman, Mr. Earle, who was in South Africa, 
the inaugural address had to be postponed to the New Year ; 
he hoped Mr. Earle would then have something of interest to 
tell them of electrical matters in that country. "Through the 
kindness of the authorities, they were again able to hold their 
meetings in the Physical Laboratory at the Owens College ; 
though a scheme originally suggested by Mr. С. Н. 
Wordingham in his inaugural address last year, for providing 
central premises for the meetings and the combined libraries 
of the scientific societies of this district, was receiving the 
attention of leading gentleinen in the city. Mr. Goodrich 
then read his paper оп “ Electricity from Refuse ; the Case 
for the Modern Destructor,” to which we refer elsewhere. 

A number of interesting views were thrown upon the 
screen after the paper had been read. Mr. Highfield opened 
the discussion. He insistcd on the great importance of 
conipletely isolating the destructor and the electricity works 
when they are run in combination. Tbe objections to the 
destructor are very great, but once these objections are recog- 
nised, there are advantages from the combination. He had 
not experienced any trouble from hot bearings due to the des- 
tractor, but found that the tubes of the condensers got blocked 


through the du-t that had settled on the water in the cooling . 


pond. With a combined destructor he found that th» cost of 
cleaning the buildings, walls, &c., was greater. He thought 
that unsteady steaming would result from hand firing with a 
shovel, owing to the constant opening of the furnace doors 
and consequent cooling. He found that the men could get 
through double the work when pushed, and he had adopted a 
fixed wage and so much per ton burned, to overcome tbis 
difficulty. Good firemen were hard to get. No reference had 
been made in the paper to the difference in efficiency between 
«(cam aud fan draught. — 1t is important to note that the 
constant supply of refuse is interfered with owing to the 
теп not working on Sundays aud holidays, and this must 
be taken into account in estimating the value of refuse as 
fuel. Owing to the clinker sticking to the furnace walls, 
the cost of repairs was great; this had been reduced by 
using a new brick, which broke off in thin layers with the 
clinker. As the flues had to be cleared every week, it was 
necessary to have duplicate flues. 

Mr. Cooper, of Colne, said that all the electricity generated 
in that town during the last six months, about 10,000 unite, 
had been generated without using any coal. IIe thought the 
importance of a destructor was greatest at the commencement 
of an undertaking. It was not necessary, in clinkering the 
furnaces, to take out all the fire, and he found that clinkering 
half the grate at a time was satisfactory. In that town the 
Electricity Committee controlled the electricity department 
and the Health Committee the destructor. They did not 
experience much difficulty from wet refuse, owing to the 


ashpits and the carts that conveyed the refuse being covered. 
He objected to hand firing as insanitary. One point of 
importance to be considered was the wholesale introduction 
of gas stoves; in the future this might materially affect the 


. value of refuse aa fuel. 


Mr. Meldrum pointed out the great importance of the use 
of the regenerator, particularly when wet refuse had to be 
dealt with ; the point of ignition was more quickly arrived 
at, and a more constant temperature attainable, through the 
temperature of the air being raised to about 500? F, His 
experience was, that the best class of firemen for destructors 
were not coal firemen, who were, to some extent, prejudiced, 
but the agricultural labourer, who could more easily be 
taught to fire the refuse, and seemed to object less to the 
insanitary conditions. He thought there was no doubt of 
the superiority of the steam over the fan blast. "The steam 
keeps the bars cool and prevents the clinker sticking to them. 
It had been shown that the actual power used to drive fans 
was about 14:8 per cent., the steam for Meldrum blowers 
working out at about 18 to 15 per cent. Why, then, provide 
the transforming plant, with its consequent cost, for driv- 
ing fans? The trouble of the clinker sticking to the furnace 
walls had been mainly overcome by increasing the width of 
the side bara. 

A number of other gentlemen also took part in the 
discussion. One engineer had had trouble with hot 
bearings ever since the destructor had been installed, 
and for about 200 yards around the works it was 
like walking on grit. He found the smell arising from 
the destructor almost intolerable, and his men had been off 
ill from this cause. The storing of refuse in a heated place 
must be condemned. 

Another gentleman found that it was only possible to get a 
certain guaranteed temperature in the combustion chamber 
when the fan draught, which the consulting engineer had 
insisted on being installed, was replaced by steam draught, 
There were other systems of regeneration besides that ex- 
plained in the paper, and one firm overcame the difficulty of 
the clinker adhering to the furnace sides by using iron 
plates. 

Mr. Goodrich briefly replied to a number of points raised, 
after which a hearty vote of thanks was accorded to him for 
his paper. 


ENGINE AND BOILER BREAKDOWNS. 


lovraAnLy interesting with the electrical portion of Mr. 
Longridge’s report for 1901, to which we referred some 
weeks ago, is the part which deals with  steam-engine 
failures. 

Of the total breakages for which the Insurance Co. paid 
compensation, only 31 per cent. were due to the combined 
causes of old defects, and wear and tear. 

No less than 23 per cent. were due to bad design and con- 
struction, including weakness. The same proportion arose 
from negligence, and the same again from causes not ascer- 
tained, or accidents. The seat of first breakage was chicfly 
in the valve gear or valves —5 per cent. Cylinders, valve 
chests or covers came next with 26 per cent., but probably 
spur gears with 22 per cent. are really second, for every 
engine has a cylinder, while spur gears are less common, and 
in the past have come а very near second to valves. Indeed, 
the breaking parts which uppertain to old type engines, 
become fewer as modern cugines come into vogue, and we 
аге not surprised to sce the proportions of failing parts under- 
going gradual change. 

A high-speed engine was smashed up by an internal 
relief valve getting adrift. A gas engine failed by breakage 
of a connecting rod big-end bolt. 

The cast-iron crank of a beam engine burst in the eye 
apparently through expansion of the shaft, owing to a heated 
main bearing. It is pointed out how unsafe it із to run а 
cast-iron crank next a hot bearing, when the crank eye will 
be stressed by shaft expansion. Cast-iron cranks are 
scarcely likely to be repeated to-day. In the old days 
they seemed to give very good results, and to stand 
being shrunk on to shafts, which also were of cast-iron, 88 
lately as 80 years ago, the advantage of this metal being ita 
cheapness and its excellent wearing qualities in a gun-metal 
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bearing. These cast-iron shafts were always cast vertically 
in a pit, with a big head to catch cinder and ensure sound 
casting. 

The danger of hot bearings was further shown by the 
fracture of a forged-steel connecting rod big end when the 
crankpin was running hot. 

А not uncommon accident was the fracture of a gas engine 
cylinder on account of scale deposited in the jacket from hard 
circulating water, for removal of which jackets ought to have 
mudholes. These jackets are often found to freeze in winter, 
and ought to have drain cocks for drying them out at night, 
or at the week-end more especially. 

The beam of an engine broke with a stress of some 6,700 
to 7,700 lbs. rer sq. in., so that the total range of stress was 
about 14,000 lbs. + and —, a stress safe for a new beam, 
but not permanently so, a sufficient number of reversals alone 
being necessary to cause fracture. 

Six particular examples are given of parts which failed 
with an ascertained number of stress repetitions, The first 
was a wrought-iron shaft, which made 72 million revolutions 
with a stress of 7,500 lbs. at the dead centre, and 6,200 Ibs. 
at half stroke, followed by 41 million revolutions with 6,200 
and 7,000 lbs. respectively at dead centre and half-stroke. 


Fic. 1. 


Both necks failed by gradually breaking up. In a second 
case a mild steel shaft stood 214 million revolutions with a 
stress of 10,000 Ibs. on the dead centre, and 10,700 at 
maximum tarning moment. With 264 million revolutions 
a mild steel shaft failed at 5,500 and 6,600 Ibs. 

Another shaft, of Whitworth compressed steel, with stresses 
of 7,800 and 8,200, rolled off 270 million revolutions before 
failure. In all these cases the range of stress was not far 
from the figurer given, the minimum being practically zero. 

Of two other cases of reversed stresses, in one case а сгова- 
head with a range of 15,000 lbs. failed at 191 million revo- 
lutions ; another one failed at only 24 million revolutions 
under a stress of 22,000 lbs. range. A Whitworth steel 
crankpin made 304} million turns before failing at 13,500 
lbs. stress per sq. in. | 

The failure of crankpins is again made the occasion of 
pointing out the correct way of fixing pins, with the part 
inside the crank larger than the pin itself, as in fig. 1, and 
not as in fig. 2. 

An engine failed from the ease with which water could 
flow 70 ft. from the condenser to the cylinder, the exhaust 
pipe having only 1j in. fall. When the air pump failed, 
water accumulated quickly and entered the cylinder. This 
accident would probably have been prevented had the 
exhaust pipe been even 1 ft. below the cylinder, for the pipe 
would have become full of water, and would have shut up 
80 much steam in the cylinder as to have kept back the 
water, if indeed the steam did not force back all the water 
to the pond. 

The value of Mr. Longridge's method of stating the number 
of stress repetitions causing failure is undoubted. It is also 
evident that he has an appreciation of the principles which 
lie at the base of what has become known as Wöhler's law of 
stress, but which was fully appreciated by Fairbairn and 
Hodgkinson, and must he taken into account if safety is to 
be ensured. The fatigue of metals possibly does not occur 
Where the range of stress is kept within certain limits, 
dependent upon the nature of the stresses and their fluctua- 
tions between minimum and maximum, plus or minus 
Values, | - 

‚ In respect, of boilers, attention is drawn to the incorpora- 
tion in the Factories Act of 1901 of the rule that a boiler 
must be inspected by a competent person at least every 14 
months, The idea is to ullow a margin above the annual 
examination period of 12 months, but Mr. Lorgridge 


thinks that 15, or even 18, months sbould have been allowed 
to cover the practical difficulties which prevent an annual 
period being adhered to. Inspectors must certify to the 
boiler being properly prepared for examination, a clause 
which will enable them to resent those perfunctory red hot 
kinds cf bieparation indulged in by some steam vtejs who 
do not themselves take a personal interest in their steam 
lant. Е 
: Some examples of faulty boilers are cited. In one instance 
a Cornish boiler bnilt up in inaccessible brickwork was found 
after nine montlis of correspondence to be so badly corroded 
outside as to be unfit for farther use. | 
The thought suggests itself аз to the results of an explosion 
occurring during the long period of correspondence, and as 
to the responsibility of the owners who took the risk during 
that time. Other defects noted of corrosion, overheating by 
grease, and defective safety valves, all point to the fact that 
even after 48 years the inspection of steam boilers is neither 
universal nor wholly popular, nor do boiler owners realise 
the trouble they are likely to bring upon themselves by 
taking the very serious risks of working a badly corroded 


- boiler or a suspected boiler after an insurance company bas 


urged the danger. | 

During the year 1901 the mishaps and fatalities exceeded 
the average for the previous 18} years very largely, 
apparently in the category of miscellaneous mishaps. No 
insured boiler exploded during the year, and only four lives 
were lost owing to boiler mishaps for which any insurance 
company was at all responsible. It is noteworthy that three 
of these lives were lost by failure of single tubes in water- 
tube boilers, owing to overheating. It is desirable to point 
out that, if there is lap-welded tube with the smallest 
imperfection, it is almost certain to fail if the tube becomes 
incrusted ; that solid drawn tubes are alone fit to be 
employed for water-tube boilers ; and that water-tube boilers 
of the ordinary type are as liable to incrustation as are shell 
boilers. 

It is well known that boiler touts will claim that the circu- 
lation is so rapid that the tubes of their particular boiler 
become scoured out and clean. The hottest part of a 
Lancashire boiler is the furnace crown, and this, it is well 
known, gathers scale with difficulty. Scale tends to split 
itself off the outside of a heated tube, but. it cannot separate 
off the inside of a tube. The tubes of a waier-tube boiler 
ought to be carefully examined for scale, and bored ont when 
necessary. 

An electric light can easily be passed through a tube to 
render it visible, and its clear diameter is easily gauged by 
means of a series of discs screwed to a length of g- in. gas- 


pipe. 


ELECTRICITY FROM REFUSE: THE CASE 
FOR THE MODERN DESTRUCTOR. 


THE above is the title of a paper read before the Man. hester 
section of the I. E. E. on the 11th inst. by W. F. Goodrich, 
A.LM.E. From a perusal of the paper we conclude that the 
author regards as synonymous the terms Modern 
Destructor " and * Meldrum Destructor,” as the contents 
deal chiefly with the results obtained with this particular 
type. We do not complain of this, as it was obviously the 
intention to put forward the best possible case for the refuse 
destructor from the standpoint of steam generation, and, 80 
far, Meldrum's holds the record. Р 

The destructor of, вау, 15 years ago, was essentially а low 
temperature one, the gases in the main flues ranging from 
600? to 500? F.; whilst in the most modern forms the tem- 
peratures reach from two to three times these values. 

Not only does the higher average temperature mean 
efficient destruction, and absence of obnoxious sinells 
features which could not be claimed for the earlier types—but 
the more perfect combustion of the refuse places the 
destructor in the position of being (under favonrable con- 
ditions) an economical and efficient steam raiser when 
worked in combination with a high pressure boiler. 


— ———— — — 
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The cellular arrangement of destructor, in. which each 
cell is, so to speak, “on its own," has not, in practice, 
given such good results viewed from the steam raising stand- 
point as what might be called the “ co-operative” system, in 
which the cells act to some extent in combination. 

Mr. Goodrich condemns, and we believe rightly so, the 
cystem of placing one boiler between two cells. It is bad, 
obviously bad, from both the cremation and steam-raising 
aspects, and we agree with him that continuity of high 
temperature within the furnaces should be the first aim. 
This assured there need be no misgivings as to the possibility 
of “ green " gases passing over into the flues to be discharged 
in noxious fumes into the atmosphere. Further, by main- 
taining a uniformly high temperature in the furnaces the 
variations in steam pressure їп the boilers will naturally be 


less than if hot and cold gases are passed into the flue, there 


to co-mingle and to equalise. 

As the Meldrum destructor was recently described in these 
columns, in the articles to which Mr. Goodrich refers, 
repetition is unnecessary here. The author strongly dis- 
approves of the mechanical charging of the furnaces, as, 
besides causing wide temperature variations, and conse- 
quent imperfect combustion, by dumping into the 
furnaces large masses—30 to 45 cwts.—of cold refuse, 
the cost of labour per ton is from 30 to 50 per 
cent. higher than for manual firing. Nor has the author 
experienced any difficulty in finding men for this class of 
work. He says: Although one would scarcely expect to 
find a Mark Tapley charging refuse, yet it is common to 
find & cheerful energy in the destructor house, which is 
too often wanting in the ordinary stokehole. It is, indeed, 
curious, and almost unaccountable, to find men uncom- 
plainingly doing their level best with refuse, while others, 
who are provided with good coal to burn, are found 
in a state of chronic passive blasphemy.” Why 
“passive” blasphemy ? Possibly the cheerful destructor 
men referred to are those at St. Helens, where they 
make so much money at £1 a week, plus jd. a ton, 
that they take Saturday night off to spend it in raising the 
average consumption of beer. This, at least, might be 
inferred from the remarks of Mr. Highfield, who did not, 
however, say if there was more blasphemy in the engine 
room on Saturday nights, owing to erratic behaviour of 
the steam pressure gauge, or in the neighbouring “bar,” 
due to the high temperature of the stokers. 

In Great Britain there are, at the present time, 160 
destructors, of which 45 are combined with electricity 
works and 26 with sewage works, the Meldrum types being 
represented by 24 and 14 respectively in the two latter 
numbers. The combined destroying capacity of those in 
electricity works is put down at 1,400 tons a day. As the 
author considers 30 units of electricity per ton of refuse a 
safe average figure, a simple calculation gives us 15,330,000 
units as the quantity of electrical energy annually raised 
from refuse, It would be interesting to learn the actual 
figures. | Ж 

It is important, in giving results, either of special 
evaporation tests, or of savings effected, to give all the data, 
or, when this is not possible, to point out that certain allow- 
ances or deductions should be made. Thus, the author 
shows that at the Darwen electricity works, 2,520,000 
gallons of water were evaporated in one year from 10,000 
tons of refuse, effecting a saving of £1,050 in the coal bill. 
The natural inference is that £1,050 had been saved by the 
combination of the electricity works with the destructor. 
But it must not be overlooked that about 2s. a ton (or 
more) should be debited to the destructor plant for stoking 
and standing charges, giving the respectable sum of £1,000 


to set against the cost of coal firing. Then in the extract . 


from the evaporation tests made at Nelson, nothing is said 
ав to what percentage of the steam raised was used for the 


forced draught. Nor do we find anything in the paper 


referring to this important point. It is by no means a 
negligible quantity, as it varies from 15 to 40 per cent., 
depending upon the type of furnace, and possibly on the 
nature of the refuse. 


The Nelson figures are probably the best ever obtained 


with refuse as a fuel; we refer to the emergency test of 
eight hours’ duration. 
The evaporation from and at 212° F. was 1°96 lbs. per 


Ib. of refuse, and the effectiveness of the combustion may be 


ganged from the fact that the percentage of CO, in the flue 
gases was 14'4, and the average temperature in the com- 
bustion chamber was 2,227? F. 

In a test made at Lancaster the corresponding figures 
were 1:63 lbs. and 15:5 per cent., and over 2,000? F. (by 
copper test). 

What always impresses us in the Nelson results is the 
very high rate of evaporation, viz., 18,442 lbs. per hour, 
from and a£ 912" F. This, with a 30 ft. x & ft. Lancashire 
boiler, is n figure not easily beaten, even with coal firing. 
It can no doubt be done with forced draught and mechanical 
stoking, but, nevertheless, it is a high figure. In this con- 
nection it is interesting to note in the paper under discus- 
sion that the Lancashire boiler appears to be a better steam 
raiser than is the water-tube type when fired with refuse. 
The relative values are 1:866 to 1:438 ; in other words, the 
Lancashire boiler evaporates 3,732 lbs. per ton against the 
water-tube boiler's 2,876. 

The discussion on the paper did not add much informa- 
tion on the general question, but the consensus of opinion 
appeared to be in favour of manual firing, and separate 
buildings for the destructor and generating station, 80 as to 
minimise dust and “stink” nuisances. 


CORRESPONDENCE. 


The Purification of the Atmosphere by High Voltage 
Electricity. 


The description of the apparatus patented by Mr. J. 
Harris and applied by the Atmospheric Electric Purification 
Co., Ltd., which appeared in your issue of the 7th inst., so 
closely resembles the apparatus patented by Mesars. Thwaite 
and Gardner (No. 15,684, 1896), for cleaning combustible 
gases, that a short comparison may be interesting. 

Referring to the illustration from Mr. Thwaite’s patent 
specification, * In chambers С and c! are suspended oblique 
screens F and ғ! , . . Each of the screens For Е! consists of 
two parallel webs of wire gauze. . . . . In order to ensure 
more rapid and complete deposit of dust, it is preferred to 
provide to and along the screens insulated conductors with 
points by which electrical sparks may be passed tbrough the 
dust laden gases, these sparks having the known character- 
istic of causing rapid deposit of suspended particles. Each 
of the wires that is connected to the one terminal of the 
electric generator having its points projecting from the one 
web of the screen, bas directly opposite to it a poiut of wire 
connected to the other terminal, so that whenever suitable 
contacts are made externally a number of sparks pass from 
one set of points to the other set.” 

The electrical discharge being of high voltage, the sparking 
was of the brush discharge type, the gases to be cleaned 
being passed through the chambers by means of a fan. The 
peculiar manner in which the dust is thrown down by this 
apparatus is very striking and effective. 
Spark-Gap. 


Students? Difficulties. 


I wish to say with regard to the much-discussed question 
of „Students Difficulties” published in your valuable 
journal, that I heartily agree with your correspondent “ Last 
Lap" in saying that the electrical student should have two 
years in mechanical workshops, two years in electrical work- 
shops, and two years of electrical theory in a good technical 
college. This course of instruction, to my mind, is without 
a question of a doubt, the correct and only course; and it 
is, in fact, the exact course which I marked out for myself, 
the only difference being that I put the theoretical electrical 
course between the two other courses, as follows :— 
Two years at mechanical workshops, two years at a tech- 


nical college (theory and practical electricity), two years at 


some good electrical works. The student should, moreover, 
be constantly reading the best electrical text-booka, view 
various power stations, and work diligently. 

If he intends to work hard, he will find it more pro- 
fitable to work as a pupil, instead of as an apprentice in 
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works. The reason is obvious, as a pupil can leave a job 
when he thinks he knows enough about it; but he must 
remember that he must work hard, as it is to his ultimate 


benefit that he should do so. 
D. R. Broadbent. 


39, Hyde Park Gate, S.W., 
November 14th, 1902. 


Renewal of Electric Lamps. 


We noticed a week or two ago an article on the question 
of electric lamp renewing. We beg to enclose our circular 
for your perusal, and we think that this in some measure is 
a way out of the difficulty. 

Lamps are changed once every three months, and those 
lamps which are brought back are tested, and lamps taking 
more than four watts per candle and not giving the proper 
candle-power are rejected and new supplied in their place. 

Though this is not actually a free renewal, it comes very 
near the mark, and we find that there are very few com- 
plaints re bad supply. 

Of course, profit is made, not on individual subscribers, 
but on quantities. 

We should be pleased to hear through the medium of your 
paper as to whether there are any firms in London that offer 
these advantages. 

The London Electrical Installation and 
Maintenance Co., 
рр. J. Stewart GUNTHER, Manager. 


1, Skinner Street, Bishopsgate, E.C., 
November 17th, 1902. 


Municipal Trading. 


There is а remark in your last week's issue by which you 
suggest that the public feeling against municipal trading is 
represented in the defeat of Lord Provost Chisholm at the 
Glasgow Municipal Elections. May I ask you to be fair and 
tell your readers who defeated him? / a member of any 
Industrial Freedom League, or an enemy of municipal 
trading, nor a representative of vested interests, but an out- 
and-ont Socialist who is a still more advanced man as regards 
municipalisation than the man displaced. Otherwise, you 
might justifiably have argued that the Lord Provost's defeat 


was a blow to municipalisation. 
| Fair Play. 


Artistic Radiators. 


Might I trespass on your valuable space devoted to 
" Correspondence" to ask if any of your readers could inform 
me of a Paris or London house where I could obtain 
artistic radiators such as were exhibited at the last Paris 
Exhibition ? 
I should be glad to forward anyone interested in the above 
в rough sketch showing the article I require. 
S. E. Fedden. 
Sheffield Corporation 
Electric Supply Department, 
Sheffield, November 17 th, 1902. 


Tramcar Brakes. 


During the last seven years I have been intimately 
connected with the operation of electric cars, and I think 
that the human element is one that is not looked to enough 
in the question of brakes, | 

The most efficient brakes can be fitted, and come out 
splendidly in the tests, but in an emergency they are either 
not handled right or fail to act. With a runaway car the 
motorman is not capable of doing more than one thing, 
and if this fails, it is too late to try again. What does 
the motorman do when his car begins to get out of control? 
the most natural thing in the world—jams on his hand 
brake as hard as he can get it. If the rail is at all greasy, 
as 11 town lines is usually the case, he skids his wheels, 


thereby rendering inoperative all his brakes dependent upon 


the revolution of either his wheels or armatures. The 
emergency brake wanted, in my opinion, is a powerful 


slipper brake, operating directly on the track, and worked, 
not by a hand wheel, but with a lever, this lever engaging 
in a quadrant with only one catch to hold the brake in 
its most powerful position. At the same time, this lever 
should be constructed so that, when pulled forward, it opens 
both sand hoppers on to the track. Then the motorman 
does not have to worry about his pedal, which has a nasty 
knack of getting jammed when jumped on, and, in the 
moment of excitement, is sometimes forgotten. This brake 
would have the advantage that tbe conductor could use it in 
the case of a run-back, or to assist the motorman in the case 


of a runaway. 
R. Humphries, A. I. I. E. E. 
Engineer and Manager. 


Isle of Thanet Electric Tramways 
and Lighting Co. 


Current Supply for Cinematographs, &c. 


Mr. Turnbull’s suggestion to take current from outers and 
transform, is doubtless the best remedy for such troubles. 
However, it is hardly fair for him or others to grumble at 


` their consumers not installing such machinery. The 


apparatus would be solely for the benefit of the supply 
authority, and in that case they should provide it. The 
consumers use, and pay for, energy supplied to them, and it 
is certainly no business of theirs what the distribution system 
is, or how the station is run. It seems to me that a lot of 
station engineers hold the idea that “instead of running 
their station to supply their consumers with energy,” “their 
consumers use energy for the running of their station.” 
May I offer the following suggestion, &c. :—At a theatre 
here we run a hand-fed lamp taking about 30 to 35 amperes 
with a voltage of 90 to 95 across the arc (high certainly). 
Entertainers inform us that we obtain for them excellent 
pictures, in fact, as good as they get anywhere (lantern being 
about 80 ft. from sheet). We take current from one side of a 
230—460-volt three-wire system through liquid resistances 


made up forthe occasion. You could lessen your trouble by 


using a resistance (preferably liquid) having a large range, 
and providing it with gear that will enforce it being cut out 
slowly. 

Such an arrangement can be easily rigged up, or you can 
obtain a Lyons” resistance, which would probably answer 
equally, providing it with necessary gear. 

We have had the Supply Co. on our track but once, when 
using minus gradual application. We will write Mr. 
Turnbull if he so desires giving particulars. А 

lake. 


Weston-Super-Mare. 


Large Steam Turbines. 


We notice in your article of November 14th, page 107, а 
description of a two-cylinder turbine built by the Westing- 
house Co., of Pittsburg. As, from the description and 
illustration, it would seem to closely resemble two 1,250-kw. 
plants built at these works for the Corporation of Elberfeld, 
and set to work in the spring of 1900, we think a 
description of these plants may be of interest to your 


. readers. 


It will be noticed that, in these plants, the expansion is 
carried out in two cylinders coupled together, and driving 
the shaft of the dynamo. At the time we received the order, 
in 1898, and put the work in hands, we had had no 
experience of the working of so large a cylinder as would 
have been involved had the whole of the expansion been 
carried out in a single cylinder, and to avoid unforeseen 
difficulties the cylinder was divided, the high pressure 
cylinder expanding the steam from 140 lbs. to a little below 
atmospheric pressure, and the low pressure cylinder complet- 
ing the expansion down to a vacuum of 28 in. with barometer 
at 30 in. These plants were very successful, the consumption 
at full load being 19:43 lbs. per kilowatt-hour as against a 
guaranteed consumption of 24 lbs. 

The tests on these machines were very elaborate, and were 
carried out by Mr. W. H. Lindley, M.I.C.E., consulting 
engineer to the Corporation of Elberfeld, assisted by Prof. 
Schröter and Prof. Weber. To meet the wishes of some of 
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our Continental friends, we carried out tests upon the benefit 
of intermediate superheating between the high and low 
pressure cylinders, The result of these tests was that the 
benefit of the intermediate superheating was negative, t.e., 
that there was no gain by the use of the. superheater within 
the errors of observation of a series of most careful experi- 
ments. On thinking the matter over, we realised that such 
a result was really in accordance with theory, as the bulk of 
the heat absorbed by the intermediate superheater was 
utilised in evaporating the moisture in the exhaust steam of 
the high pressure steam turbine, this degraded heat being, 
in other words, utilised in generating steam for the low 
pressure turbine, or a very wasteful way of using the heat ; 


the remainder of the heat, on the other hand, was used for - 


superheating the steam. This, theoretically, was useful and 
economically applied, aud the conclusion arrived at was that 
gain on one side just about balanced the loss on the 
other. 

Since these engines for Elberfeld were constructed, our 
designs for turbines of 1,000, 2,000, and up to 5,000 KW. out- 
put have placed the whole of the power in one cylinder. Our 
experience with official tests of one cylinder turbines of the 
same output as the Elberfeld plants have shown a gain of 
about 10 per cent. over the result obtained with the double- 
cylinder type. 

| C. A. Parsons & Co. 


MECHANIC.—We have received a letter over this nom de 


plume, without the name and address of the author.—Enps, 
El. EC. Rev. 


LEGAL. 


FrnnaNTI v. THE British TROMS0OR- Носзтом Co., Lrp. 


THIS case came before the Court of Appeal, composed of Lords 
Justices Vaughan-Williams, Stirling and Cozens- Hardy, on Thurs- 
day last week, on the appeal of the plaintiff, Mr. S. Z. de Ferranti, 
from a decision of Mr. Justice Swinfen Eady in the Chancery 
Division, dated January 30th last, giving judgment for the 
defendants. The judgment was reported in our issue of February 
7th, 1902. 

Mr. Cripps, in opening, stated that the action was one brought 
on a patent involving the question of validity and infringement. 
As regarded validity, the decision of the learned judge was in their 
favour, and granted them a certificate that the question of validity 
had been in dispute, and that he had found in the plaintiff's 
favour. As regarded infringement, he held that in the construction 
of tbe patent there had been no infringement by the defendants. 
It would be seen, therefore, that the question before their Lord- 
ships was a comparatively short one. The subject matter of the 
patent was what was known as a motor meter for measuring the 
electricity supplied. There were various forms of meter, some 
chemical and some clockwork, but by degrees the only form of 
meter which came to be used was the motor meter, with which they 
obtained the measuring force from the current which they were 
supplying for the purposes of consumption. In this particular 
branch of electrical science, Mr. Ferranti had been the pioneer, 
but the particular patent with which they had to deal, was one for 
improvements only upon an earlier patent which Mr. Ferranti 
brought out four or five years ago. IIe was glad to say that in the 
present instance they bad not got the Hookham case over again, 
and that the matters in dispute were very much more confined than 
in that case. The learned counsel then referred their Lordships to a 
series of diagrams, and said there was a meter which was invented by 
Mr. Ferranti in 1883. The current went from the dynamo through 
what was called a moving field. Then it went on through coils which 
formed the magnet, and proceeded in the direction of the lamp cur- 
rents, from which the current was taken for the purpose of lighting. 
All these matters depended upon what was called interaction between 
the moving field and a staticnary field of electric force, and so in the 
meter they had the moving part of the mechanical contrivance and 
they had the stationary tield, which was constituted by an electric 
magnet. That was, in itself, theoretically an absolutely perfect 
meter, and by putting on a dial, they ought to have obtained a 
perfectly accurate measure of the current supplied to the consumer, 
and so ascertained exactly what the consumer would have to pay. 
But there was one practical difficulty in the way. Of course, in all 
mechanical contrivances they had to contend with some element of 
friction, and although this meter was theoretically a perfect machine, 
yet the element of friction was bound to come in. 1tdidinthiscase, and 
the unsatisfactory part ofthe machine was that it did not sturt quite 
quickly enougb, and perhaps when a small load was on, it would not 
start at all, because there was some slight friction to overcome. It 
was quite obvious that as between the engineer on the one hand, 
and the supply company on the other, this was not a satisfacto 
atate of things, and for years Mr. Ferranti studied the problem 
so as to get some method by which this slight fiction could 
be overcome, When he told the Court the solution it would 


appear a very simple one, but it was a very complicated problem, 
so far as electricians were concerned. What Mr. Ferranti ultimately 
did was this. He reinforced by a constant factor the power of the 
stationary field. He took what was called a shunt current; he took 
it off his positive main and wound it round the top of the Standing 
field of the electric magnet, it then being brought back to the main 
return current, so as to go back in the direction of the dynamo, 
or to go to earth. What Mr. Ferranti wanted was an additional 
constant factor in what he called the stationary field, which 
would correct the difficulty which had arisen owing to the friction 
either in starting the machine or when there was a light load, and 
the only thing that was necessary was to obtain that constant factor 
which, as they said, was derived from a shunt current outside the 
lamp current. In other words, they must obtain it outside the 
current which was going to be measured, and it would therefore be 
seen that any expenditure in making the machine perfect would be 
the expense of the supply company. The invention, therefore, 
of Mr. Ferranti was the re-inforcement of the stationary field by a 
constant factor outside any immediate influence upon the lamp 
currents. Mr. Ferranti said that invention was applicable to all 
motor meters. Turning to what the defendants had done, it wonld 
be seen that their motor was what was called the wattmeter. It 
was a motor meter just as much as the plaintiff's, but it measured 
both pressure and current. Now, in order to get the wattmeter, it 
was necessary to have what was in the nature of a shunt current, and 
in the macbine was a little coil which had exactly the same effect 
or general influence as the coil which was invented by the plaintiff 
for giving a constant reinforcing power to the stationary part of the 
magnetic field by a constant factor independent of the lamp 
current. Primd facie, therefore, thetwo things were exactly the same, 
and the only suggestion made by his learned friend, Mr. Moulton, 
was that the defendants’ meter did something more. Even supposing 
that to be the case, he submitted that it did not affect the ques- 
tion of infringement at all. As & matter of fact, they had got 
exactly the same device in the two coils for exactly the same pur- 
pose, and the only difference was that the mechanical structure and 
electrical parts of the two meters were slightly different. It was 
true that in applying the plaintiff’s invention to their meter the 
defendants got certain minor differences, but to his mind that was 
perfectly immaterial. The main purpose for which they had taken 
it was exactly the same as the main purpose of the invention iteelf, 
viz, to get a reinforcing constant factor outside the lamp current 
in the stationary magnetic field. The question was whether the 
plaintiff had, as a matter of fact, so drawn his specification as to 
exclude what had been done by the defendants, and in effect what 
the learned judge in the Court below decided was that, instead of 
claiming the invention ав they said as applicable to all motor meters, 
it had been made applicable to all motor meters, but specially 
excluded the method in which tbe defendants had applied what 
was, no doubt, the plaintiff's invention. He did not think that 
was the right construction, but that, at all evente, was tbe sub- 
stantial point which would have to be considered. The learned 
counsel then read the provisional and complete specification of 
plaintiff's invention. He said there was no difference between the 
provisional and complete specification. Motion was given by the 
lamp current to be measured to the mercury. The electric current 
being tent through it caused the mercury to revolve round and 
round, and it carried with it a disc, and the extent to which that 
revolved was shown on the face of the clock, which reoorded the 
exact amount of current taken by the consumer or customer. The 
defendants’ was admittedly a motor meter. 

Lord Justice V. WiLLiAMS: You get your additional force by 


_ tapping the current to be measured before it begins to be delivered 


to the customer ? 

Mr. Cripps: Yes. The current that is so tapped and passed 
from the shunt path is practically only a small amount, therefore 
the loss at the generating station is not a big matter, so far as the 
supplying company is concerned, | 

Lord Justice V. WILLIAMS: Having tapped the current, you bave 


this coil, and that binds round one end of the electro-magnet above 
the blue; is that right ? 


Mr. Cripps: Yes. | 

Lord Justice V. WILLIAMS: And in "D" is not above the blue 
but at the side of the blue? 

Mr. Свіррз: Yes; but that does not matter, so far as the electrical 
question is concerned. "The reason of wrapping round is to increase 
the area of your field; you wrap it round a number of times, to the 
extent to which you want your reinforcing power. 

The learned counsel, continuing, said that there were two points 
on which the learned judge had found against the plaintiff; one 
was the limiting current, in the sense that the defendants were not 
infringers because theirs was an energy as contrasted with a current 
meter. That was one point of Mr. Justice Swinfen Eady's judgment. 
The other point was this: the learned judge seemed to have thought 
that it was desirable or essential for the working of the plaintiff's 
invention that the shunt current—that was the current going from 
the positive to the negative main—should not go through the 
mercury, and the plaintiff's direction was not that it should 
go from one main to the other, but that it should nof go 
through the mercury bath. Apart from the construction of the 
words themselves, which the plaintiff said did not bear that meaning, 
it was as Mr. Swinburne had raid, viz., that so far as the plaintiff's 
meter was concerned, it was not material whether it went through 
the mercury or nof, the material part being that it was outside the 
lamp circuit. The plaintiff's claim in the specification was exactly 
in accord with what he stated in the body of the epecification. 
The question to be asked, was whether there was anything 1n 
the specification which cut down the general character of claim 1. 

He answered that by the saying "nothing without you did what 


Vol.'51. No. 1,04, Norns hn 21, 1902.) THE, ELECTRICAL REVIEW. 


VV!!! тее MM MC C E RNC ER NRI 
MENU Cc c M —vOC-—-———"(wWidiq 


the learned Judge bad done," viz, taking the illustrations as 
though thev exhausted the whole ambit of the plaintiff's invention. 
The learned counsel tben proceeded to read the judgment of the 
learned Judge in the Court below, during the course of which he 
remarked that the action was a very important ore, because if the 
plaintiff succeeded in the action, he could prove that his invention 
had been adopted in probably every successful electricity meter in 
use. Ifthe learned Judge's construction was right, it would lead to 
^ strange result. Supposing some one came alone and took 
Ferranti's meter with the mercury bath in it, and did what was 
quite immaterial electrically, and took the shurt current from main 
to main, and took it through the mercury bath instead of round the 
top outside, according to the learned Judge's construction, that 
would not be infringement, because, as he said, Mr. Ferranti had 
told the world not to do it. As a matter of fact, the plaintiff's 
was the pioneer invention in making these motor meters commerci- 
ally practicable. i | 
At this stage the further hearing of the case was adjourned. 


Mr. Cripps, continuing his address on Friday, said that before 
dealing with Mr. Justice Swinfen Eady's judgment on the question 
of construction, he wished to point out that even ansuming the 
limited constraction put by his Lordship on the plaintiff's specifica- 
tion were the proper construction, it was clear he had misinter- 
preted the question of infringement owing toa misapprehension of 
the scientific evidence in the case. What his Lordship, in fact, 
said was that what the defendants did in taking the shunt current 
through the armature was what the plaintiff had said was not to 
be done. The exvert evidence called by the defendants was that 
the armature in C" was not in Any sense equivalent to the mercury 
bath in the plaintiff's meter. Оп the scientific point in the case 
he thought that both plaintiff's and defendants’ experts agreed. 
Mr. Ferranti with regard to a mercury meter with which he was 
dealing specially, thought it was better, and he ко directed that his 
additional coil should be placed in such form as that it should not 
go through the mercury bath. That probably was, scientifically 
and theoretically, the best thing to do. As he understood the 
argument of the other side was this, viz, that as the additional 
coil— which tbe plaintiff said was taken from him—not only served 
the purpose of the plaintiff's invention, but applied to an energy 
meter which did something else which the plaintiff could not help 
it doing—it was not infringement. 

In answer to Lord Justice V. WILLIAMS, the learned counsel said 
tbat the real question as regarded infringement waa whether defen- 
dants applied Mr Ferranti's invention to “C.” In “С” there was 
a shunt current, which had nothing to do with “А” and “B” at all 
for the moment. It was a different form of meter for the purpose 
of his argument. Now wbat did they do? Having "C," which 


had undoubtedly got a shunt current, and feeling a difficulty, which 


the plaintiff felt, of not having a stationary field strong enough, 
they (defendants) took the plaintiff's coil to reinforce their 
stationary field. That was exactly the plaintiff's invention. The 
additional coil to reinforce the etationary field performed exactly 
a same purpose in each case, viz., that it reinforced the stationary 
element. 

Lord Justice VaucHan WILLIAMS: Does not this go back to the 
question of construction ? The learned Judge says: “What you 
вау in your patent із — TI intend to intensify the blue, but mind you, 
н not give a twist to the mercury by passing through the 
re IM r 

Mr. Cripps: What the learned Judge says, and where I think 
there has been misconception, is this. He said: “You told the 
public not to take the red through the mercury bath. You said you 
were not only to take it direct from the mains, but you were not to 
go through the mercury bath.” Supposing that was the proper 
construction of the patent, let us see what "D" does "D" 
does that exactly, because the rotary part of “D” ig 
not in any sense equivalent to the mercury bath in 
"B." It has nothing to do with it. Mechanically vou get the 
rotary element, and so on; but electrically—as Prof. Ewing said— 
you are not dealing with equivalent matter. Supposing you bad 
this limited construction, not to take it through the mercury bath, 
they do not do it. The learned counsel, continuing, said that his 
argument was that really they had nothing to do with the question 
of difference between the meters, except so far as it affected the 
point on which the learned jndge found against the plaintiff on the 
question of infringement. The plaintiff's invention was the addi- 
tioral coil reinforcing the stationary part of the magnetic field. 
The defendants did that. The coils they used in D ” did that and 
nothing else. If he (counsel) waa right that the plaintiff's inven- 
tion was in baving tbis additional coil, it was clear that the 
defendants had taken it. The only difference was in defendants 
having applied it to an energy meter. Defendants, he submitted, 
were not entitled to do that and say they were not infringere. The 
defendants’ difficulty was the same as the plaintiff's, They found 
that the stationary part of their field wanted reinforcing, and they 
took the plaintiffs’ invention for the purpose of the reinforcing of 
the stationary field, They did not alter plaintiff's invention at all. 
What he (counsel) wanted to make clear was this—giving full 
Weight to what was a scientific difference between them, viz, the 
difference between the two meters, the effect of tbe additional coil 
—which the defendants bad taken from the plaintiff—on the 
stationary field was the same. The additional coil performed the 
tame operation in the one case as in the other. 


rd Justice SrrRLING: The question is does the patent 
Cover that, 


Mr. Cripps submitted that 16 did. But even upon the narrower 


Construction, he submitted he was right as regarded infringe- 
ment. What his Lordship (Mr. Justice Swinfen Eady) had said 


lamp and make the thing start. 
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was this. He said: On the narrower construction of the patent you 
said not only is the red or shunt current to go from main to main, 
but it is not to go through the mercury.” That was his Lordship's 
construction. Now where he had made a mistake was this. He said 
that in “D” it was true de fendants went from main to main 
that could not be questioned — but he said they took it through 
what was the equivalent of the mercury, or in other words that the 
defendants did what the plaintiff directed the public not to do. 
Now the answer to that was this it seemed to him to be a conclusive 
answer, because it was what defendants’ own witnesses said —that 
the rotary part in “ D” was not in any sense the equivalent of the 
mercury bath in “B.” On the question of construction, the learned 
counsel submitted that the plaintiff's claim was not limited to a 
mercury meter. f 

Lord Justice WILLIAus: If Ferranti's specification is limited to 
mercury bath meters, you are out. 

Mr. Cripps: Well, it is of the essence of the argument I have 
addressed to your Lordship that the proper construction is not 
limited in either of those directions. He understood the question 
the learned Lord Justice was putting to him, was whether the words 
were во framed in the plaintiff's specification as to exclude energy 
meters, His argument was that it included them in the most direct 
terms and phrases. His submission was that in motor meters the 
plaintiff included all meters operated by means of lamp current to 
be measured or taken. He suggested that the first claim and the 
body of the specification correspor.ded. The whole point of claim 1 
showed that there was no such limitation jas alleged in the body 
of the specification. His case was that Claim 1 was exactly in 
accordance with the argument he had addressed to the Court. 
In conclusion, the learned counsel asked their Lordships to вау 
that the judgment of Mr. Justice Swinfen Eady on both grounds 
was not right, and that judgment should be entered for the 
plaintiff. 

Mr. ASTBURY said he did not know whether their Lordships 
would like him to address them at this 8tage of the case. 

Lord Justice V. WirLiAws: If we are not likely to hear Mr. 
Cripps again, I thirk you had better reserve yourself to a later stage 
of the case. 

Mr. ASTBURY said he did not wish to travel over the same ground 
as hislearned friend Mr. Cripps. There were one or two alternative 
points which he wished to make. 

Lord Justice V. WirLIAMS: If you wish to make any other pointa, 
I thirk you must do that now, so that Mr. Moulton may know what 
case he has to answer. 

Mr. Аѕвтвовү: We raised these alternative points in the Court 
below, my Lord. i 

In the result Mr. Аѕтвову went on to the bench and explained (in 
the presence of Mr. Boustield) to their Lordships the different 
diagrams put in evidence. Having done this, the hearing of the case 
was adjourned till Saturday. | 


On resuming on Saturday morning, Mr. AsTBURY said that there 
were one or two points which he wished to put before their Lord- 
ships, and which had not, he thought, been dealt with by his 
learned friend, Mr. Cripps. The first matter which he asked their 
Lordships to take into consideration before they troubled about the 
specification, was as to what was the exact problem Mr. Ferranti 
had tried to solve. The second was how did he solve it? It was an 
extremely simple matter. The problem was this. Mr. Ferranti in 
1883 had a meter which was the only practical meter of the motor 
type then in use. The problem which Mr. Ferranti had before him 
wasthis. When he used hia meter, or wanted to use his meter for 
an alternating current, he could not make use of the residual - 
magnetism which he discovered assisted the meter to start 
when he was vsing a solid magnet with a continuous current. 
When there was only a single lamp on, the difficulty was to start 
the meter. If you could once start it, a single lamp would keep it 
going. Mr. Ferranti appreciated that it was this little residual 
magnetism which assisted to strengthen the torque produced by one 
The problem he wanted 
to solve was how to help the thing to begin with a light load. 
He solved it by adding an additional coil, and nothing else. 
Mr. Ferranti’s invention was simply putting on an additional 
coil coupled on the two mains. Tt was nothing else. The learned 
Counsel then addressed thcir Lordships on the question as to 
the construction of the plaintiff's specification, contending 
that Mr. Ferranti had not limited his invention to mercury 
bath metera, but had made it applicable to all motor meters. 
The real problem the plaintiff had to solve was to make the meter 
start, because static friction made it impossible if there was a light 
load for t! e thing to start, and starting was just as necessary in an 
energy meter as in a current meter. How could he possibly limit 
tbis invention to current meters as distinguished from energy 
meters? "The distinction between the two had no more relevancy 
to the question they were diecu-sing than any other possible dis- 
tinction. It might just as well be said tbat th: re Was a difference 
because the colour of the paint varied. Mr. Justice Swinfen Kady 
seemed to have based his decision on the words "current to be 
measured," but he omitted to notice that Prcf. Ewing waa absolute ly 
in acord with the plaintiff. Prof. Ewing said that current 
meant lamp current, and it was perfectly idle to say that lamp cur- 
rent did not run tbrough an energy meter in precisely the same way 
as a current meter. The only dist it etion between the two uds 
was, that in the current meter the lamp current was used bs as 
both parts of the meter. It would be a contradiction in 5 
call the defendante’ an energy meter. The defendants’ meter is ока 
without the plaintiff's starting coil might be called an 5 S 
but with the coil it ill became them to Bay that ^ 


rr 


а 


856 THE ELECTRICAL REVIEW. (vol. 51. No. 1,304, Novmenzn 21, 1903. 


energy meter, because where they took the coil they destroyed their 
machine as an energy meter, 

Lord Justice WiLLIAMS: You commenced by saying what the 
problem was which was to obtain assistance in starting. Well, you 
don’t say that that is the subject matter of your invention, or what 
is claimed ; or that you rest your case upon your machine being the 
concrete embodiment of the principle to obtain assistance in 
starting? | 

Mr. Аѕтвовү: No. 

Lord Justice WILLIAMS: Well, you say get assistance in starting 
by an additional coil communicating between main and main. 

Mr. AsTBURY: Yes; that is the whole thing. 

Lord Justice WILLIAMS: But you say that every meter which is 
built upon the principle of getting communication between the two 
mains, and thus assisting the starting, is an infringement. 

Mr. AsrTnunv: Yes, if it has a coil between the mains. 

Lord Justice WILLIAMS: But you must limit it a little more. 
You do limit it in words by saying "every meter which gets this 
communication by means of a force not outside the lamp current.” 

Mr. Astrury: But Mr. Justice Swinfen Eady has given no effect 
whatever to the words applicable to other motor meters.” He 
has limited the invention to one meter only, and that a mercury 
meter, for which there is no justification whatever. 

Mr. Мосгтох then opened the respondents’ case. He said that 
his learned friends were putting before the Court what might have 
been, perhaps, the case of the inventor if he had been wise, as one 
was wise after the event. Hethought he should be able to show to 
their Lordships that what they were putting forward as being the 
invention, and as being claimed by the plaintiff, was & patent 
which, as he thought of all others, was one which he was anxious 
not to be thought to claim. Again and again the plaintiff had 
guarded himself from being thought to state his invention in the 
broad terms that had been put forward by Mr. Cripps aud Mr. 
Astbury. He did not think Mr. Ferranti was wrong in 80 doing, 
but whetber he was wise or not in this case, he was trying to claim 
that which he did not know would be useful, which in his (Mr. 
Moulton's) opinion was not in Mr. Ferranti’s mind at the time, and 
he was now attempting to include in a patent that which 
neither on the facts nor on the merits, ought to be therein. Was this 
inveution applied to motor meters. By motor meters he under. 
stood a meter of that type in which the current passing into it pro- 
duced the motion in the way it did, and not an electric motor. The 
learned counsel then proceeded to deal with various earlier forms 
of motor meter, and passing to what he said was the real invention 
of the plaintiff, said that what he had done was to put in a coil which 
should give a permanent element to the stationary part of the 
meter without moving the rotary part. The hearing was again 
adjourned, 


Mr. MourroN continued his address on Monday, on behalf of 
the respondentes, and after reading plaintiff's complete specification, 


submitted that the plaintiff, both by negative and positive words, 


had described most accurately what he wanted, viz., that you must 
not do one thing and must do another. He (counsel) should like to 
put to their Lordships this one question, as to whether it was not a 
clear statement by the plaintiff that in his meter going 
through the mercury bath was not in accordance with his inven- 
tion? He could not imagine a doubt upon that subject. He did 
not think it was possible to have a doubt that the plaintiff meant 
that, in that meter, sending it through the mercury bath was not in 
accordance with the plaintiff's invention. If their Lordships came 
to that conclusion, one felt oneself in the position of the triumphant 
chess-player who said “ Mate in two moves.” Could their Lord- 
ships possibly say that sending it through the mercury bath was not 
rigidly excluded? Everybody admitted that that was what was 
done by the defendants, and he (counsel) said it made it absolutely 
different from the plaintiff's. Defendants did something which the 
plaintiff's specification excluded. You could not have the safety of 
restriction and then forget the restriction when you came to 
infringement. You could not say "I pass it through, avoiding the 
meter circuit altogether," and then turn round aud say "I wish I 
had not said that, because & man has not avoided the meter 
circuit and allege that it was infringement. He thought it 
was perfectly clear that Mr. Ferranti had not got energy meters in 
his mind. His opinion was to energise one permanently and leave 
the other unenergised. The defendants never bad the plaintiff's 
ditficulty. The difficulty the defendants had was this. Their 
Starting coil, as it was called, was & coil far more needed in 
running than in starting. Supposing one lamp represented the 
smallest current the defendants had got to .deal with, 
defendants did not put this on because one lamp would not 
start the meter. He did not suppose that defendante’ coil was one- 
tenth of a lamp. Defendants put it on for this reason: there was 
no rotating body which did not suffer friction. Now friction took 
off so much torque that the consequence was that friction always 
made one of defendants’ registering meters register too little. If 
they could make it frictionless, it would be perfect. Now, what did 
the defendants do? They put an independent motor, which helped 
it to go, not in starting, but always. Now plus one-thousandth was 
the effect of friction. It hed that effect whenever the thing was 
running. All the time it was taking one-thousandth off. If they 
could put anything which added on the one-thousandth, then they 
got an absolutely frictionless thing, which would register correctly. 
The effect of this motor was not one-tenth of the smallest current. 
It was for accurate registering that the defendants added this. Of 
course, it helped starting, because, in compensating for friction, it 
compensated whether the thing stood or whether it was going. 
But it was not added to meet the plaintiff's difficulty. His difficulty 


was never experienced by the defendants. The defendante were as 
well equipped for starting before they put their additional coil on 
as they were after. If their Lordships saw the plaintiffs descrip- 
tion of his invention, and how it was to be put on, it was clear that 
it was not to interfere with the mercury bath—that was to be 
sacred, and then it would do what the helpful old residual magnetism 
did. He (counsel) wanted their Lordships to understand that the 
difficulty the defendants were dealing with was one which 
lasted through the running. The pickle the plaintiff was in was 
one the defendants had never got to face, namely, the small element 
acting upon another small element. The evidence showed that the 
plaintiff's invention was not applicable to all motor meters. It was 
not, for instance, applicable to the Chamberlain and Hookham 
motor meter. He submitted that the plaintiff excluded the case 
where the current went through the mercury bath, and that his 
directions were such as to exclude it. He contended that when the 
plaintiff's directions were looked at the first thing you saw described 
Was tbe branch current going direct from main to main. He said 
that that meant that it went direct from main to main as a branch 
current, doing nothing else. He further said that if the claim were 
looked at it would be found that it was to be done for the pur- 
poses hereinbefore described," and if you looked at the purposes 
hereinbefore described you found it was to fit the object previously 
attained by the residual magnetism, which was to have one energised 
element at starting. You also found that the limitation was toa 
class of meters where the motion was obtained, which meant wholly 
obtained from the current to be measured. All these things 
excluded & case like the defendants where the additional coil did 
not go direct from main to main, but did go through the part corre- 
sponding with the mercury bath and did not apply to a class of meters 
where the motion was obtained by the interaction of a constant 
thing with the current which was sought to be supplied. "Therefore, 
in substance what the plaintiff wanted to get was not got by the 
defendants, and what the defendanta did get was a thing which they 
got quite independently of the plaintiff's method of connection, 
because the defendante got over the plaintiff's difficulty before they 
began to deal with their further connection, and their connection 
was of a different class to the plaintiff's. On all these grounds he 
asked their Lordships for judgment for the defendante. 

Mr. BovusrrEL» then foll »wed on the same side. 

On Wednesday Mr. BousriELD concluded his arguments, and 
Mr. Cripps replied on the whole case. 

Their Lorpsnres reserved judgment. 


BARRATT v. NEW IMPERIAL ELECTRIC Co, 


In this case before Mr. Justice Bigham, in the King's Bench Division, 
on Tuesday, Mr. Macnaghten, on behalf of the plaintiff, moved for 
judgment on the ground that there had been a default in the 
delivery of defence. Counsel asked for an account for unliquidated 
damages and for an injunction, the account of damages to be 
assessed by the Master in Chambers. 

Mr. Justice BiGHAM gave judgment as prayed, the account to be 
taken by the Master. 


BUSINESS NOTES. 


Annual Dinner.—The annual dinner of the Drake and 
Gorham Cricket Club was held on November 12th at the 
Holborn Restaurant. The chair was taken by Mr. Bernard Drake, 
Mr. Gorham and Mr. M. G. Drake being also present. After the 
usual toasts, the honorary secretary and treasurer, Mr. H. Beanham, 
reported that 24 matches had been played, 6 of which had been 
won, 9 lost, and 9 abandoned owing to the very wet season. The 
club was in a satisfactory financial condition, and a very good ground 
had been secured for next season. The Chairman in responding to 
the toast of ‘Success to Drake & Gorham, Ltd.," referred to the 
necessity of healthy recreation so as to secure good work, and said that 
the company was in & thoroughly eound condition, and busier at 
the present time than for some years. 


Düsseldorf Exhibition, — The E.A.G. vorm. W. 
Lahmeyer & Co., Frankfurt-main, who were the largest exhibitors 
of electrical plant, having about 15,000 н.р. running at this 
Exhibition, have received the highest awards for their various 
machines exhibited in almost every group of the Düsseldorf 
Exhibition, viz., the large Gold State Medal and the Gold Exhibition 
Medal. 


Art Fittings, Limited.—A company bearing this name 
has just opened an imposing range of showrooms at 112, Victoria 
Street, 8.W. Instead of following the usual plan of crowding 
together every variety and style of fitting, they have furnished 
different rooms in certain distinct styles, the fittings being varied 
accordingly. One room has an early Euglish character, anotber 
Flemish, another French, and so on. In addition to the electric light 
fittings many other productions in art metal work are shown, 
particularly in a metal which has the character of pewter witb- 
out its drawbacks, being a pewter into the composition of which 
aluminium is introduced. | 
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Electrical Wares Exported. 
WIE ENDING Nov. 19TH,1901. | WIRE AvD G Nov. 18TH, 1902. 


Amsterdam. .. Value £178 Adelaide .. Value £219 

Auckland 85 ix 2 Amsterdam. ; Me - 60 

Azores. Teleg. mat. 150, 100 Antwerp  .. Е us vs 60 

Boca .. a ee oe oe 42 Auckland ee ee ео ee 77 

Bombay ae oe 156 Bangkok ee ee ее ee 80 

„ eleg. apparatus. 42 Beira. es as e 5. 490 

Bue: os Ayres. Teleg. cable. R88 Bombay "e Ys xis .. 179 

Cs cutts К oe 1,348 Bremen. Teleg. mat. .. ex 48 

Cape TW w. « 982 | Calcutta .. ... „ 899 

Ccpenhagen. Teleg. wire . 175 | Саре Town.. .. .. .. 48 

Durban " КА Ws oe 949 o Teleg. wire .. oe 145 

East London. Teleg. mat. .. 851 Chinde Vs ae ee 10 

Fremantle v e 25 Christchurch 25 ss - 86 

Hamburg ec ee eo os 49 Colombo ee ee . ee 165 

Hong Rong - .. 266 Copenhagen c+ 2 .. 88 

Melbourne .. s ы а 20 „ Teleg. wire 75 

ө Tramway able .. 561 | Durban  .. co oe 402 

Monte Video `.. аа ‚з 93 ня Teleg. cable... eo» 175 

Montreal .. oe as .. 195 " Elec. cable "m . 1,875 

New York . oe ee ee 85 East London ee . о oe 84 

Ostend ee oe oe ee 16 Fiji oe е ee ee 56 

Rangoon... ee - 3s 11 Fremantle .. m s . 720 

Bhanghai ee ee oe ee 508 " Teleg. mat. ae 69 

Svdney ss oe «s e 800 Meee i үе wire >. i 
ington .. oe os ee amburg. Teleg. mat. .. ss 

Welling Hamilton .. x © . 165 

Hobart ee ee ee ae 90 

Hong Kong.. a d "t 3 

n ee ee ee әв 105 

ee ee ee ee 77 

Marseilles .. is ie vs 55 

Melbourne .. oe же .. 281 

New York .. ss 37 ds 47 

Paris .. so E 95 $s 21 

Perth ee ee ee ee Фе 1,840 

Port Elizabeth .. T S 582 

Reval.. 4s vs - .. 828 

Rotterdam. Teleg. wire 83 

Shanghai es se LE J е ө 47 

Singapore .. is ite ds 44 

Sydney s és ae . 196 

РА Teleg. cable .. . 152 

Tokio ee ees ee ee 44 

Total. 157,452 Total £10,269 


Foreign Goods Transhipped. 


| Flushing. Elec. appar. Value £175 


New Tram-Rail Drain Box.—We illustrate herewith & 
patent trapped drain box for tramway rails which is being supplied 
by the Ames-Crosta Sanitary Engineering Co., Ltd., of Nottingham. 
As will be seen it is to afford a free escape of surface water from 
the rail to the sewer, the sewer gas being, however, perfectly water 
trapped. The cover can be easily removed so as to allow of obtain- 
ing free access to both trap and drain. The box is made to suit 


any section of rail, and can be applied to any existing tramline. 


New TnaMw-Rarr Drain Box. 


The need for a well-drained track is well-known to all who have 
anything to do with permanent way work, and the figure so amply 
explains the idea of the Ames self-cleansing box for accomplishing 
this that no further description is necessary, except perhaps to add 
that the box is attached to the web of the rail by means of bolts as 
shown. We briefly described the Ames-Crosta patent stoneware 
eonduits for electric cables in our issue of October 24th. The 
company bas now brought out a new show list showing the appli- 
MR the Standford joint where this system of conduits is 
Mopted. ` 


International Fire Exhibition.—O wing to the funeral 
ot Prince Edward of Saxe-Weimar, H.R.H. the Duke of Cambridge 
was prevented from picsiding at the meeting convened by the 
Fritish Fire Prevention Committee in connection with next year's 
International Fire Exhibition, and the meeting was postponed. 
The meeting will take place at the same hour, 12 noon, on Wednesday 
text, the 26th inst., at tbe Royal United Service Institution, 


biteball, and the Duke of Cambridge has notified bis intention cf 
Presiding. | 


Trade Announcements — The New Taite Howard 
Pneumatic Tool Co., Ltd., and the International] Pneumatic Tool 
Co., Ltd., have recently been amalgamated under the title of the 
Consolidated Pneumatic Too! Co., Ltd., and Mr. E. C. Amos, of 
20, Bucklersbury, E C., has been appointed sole London agent. 

The partnership between Mr. Henry Adams and Mr. Hal 
Williams has been dissolved, and the firm of Adams & Williams 
has ceased to exist. Mr. Williams has moved into more convenient 
Offices at the same address (60, Queen Victoria Street, E C.), where, 
in pursuance of an arrangement with his late partner, he will carry 
on the electrical and refrigerating work which the firm had in 
hand at the time of the dissolution, and for which he has always 
been solely responsible. Mr. Williams will also continue his 
consulting practice in refrigeration, the design of factories, and the 
economical production of power, electrical and otherwise, and has 
opened a branch office in Manchester. 

Messrs. W. C. Yuille & Co., of Glasgow, have been appointed 
agents for Scotland for Mr. A. P. Lundberg, of the Pioneer Elec- 
trical Works, Liverpool Road, London. 

Messrs. Singer, Brown & Co, of Wyndham Street, Bridgend, 
have opened a department for business as electrical engineers and 
contractors, under the superintendence of Mr. W. H. Evans, of 
Liverpool. 


Three-Phase Installation. — We understand that 
Tasker's Engineering Co., of Sheffield, have secured the con- 
tract for a complete three-phase power installation for Messrs. 
Charles Cammell & Co., Ltd. The alternators will be of the 
British -Westinghouse Electric aud Manufacturing Co.'s make, 
coupled direct to Belliss & Morcom enginea. Р 


Manchester and District- Electrical Contractors’ 
Association.—A general meeting of this association was held on 
Thursday, November 13th, at which 10 members were present. 
Three new members were elected, and the secretary presented a 
report of the work done by the Committee since the last meeting. 
The system of workmen’s cards for providing respectable men with 
а travelling character was explained, and the cards distributed to 
members present, the arrangements for starting being now 
complete. 


New Electrical Warehouses.—Recently we had the 
pleasure of inspecting the extensions to the warehouses of Messrs. 
Falk, Stadelmann & Co., Ltd., in Farringdon Road, E.C. These 
premises now comprise 10 large blocks in Farringdon Road and 
two of the streets behind. All the warehouses in each street are con- 
nected together by means of iron doors on each floor, which are closed 
at night, and are also serviceable for isolating in the case of fire. The 
blocks in the various streets are connected by means of iron bridges. 
A number of lifts throughout the buildings connect each of the 
floors, and some idea of the floor space may be gained when we 
state that it exceeds 22 acres, and over 500 persons are employed. 

Messrs. Falk, Stadelmann & Co., Ltd., are essentially in the 
lighting trade; originally dealing with oil lamps and their various 
accessories; latterly with gas fittings and their various supplies; a 
a year or two ago with bells, telephones, and their component 
parts; and now with electric light fixtures, and all the other articles 
which go to complete an electrical installation. We have received 
a copy of their electrical fixtures catalogue, which is just issued. 
For a first catalogue it is fairly large, 120 pages, and covers a large 
range of fittings, mostly of popular lines, although the better class 
and style of fittings are not forgotten. A strong point is made of 
the fact that all the goods catalogued are stocked, and the electrical 
contractor will af once see the advantage of this. Samples of all 
the goods sold by Messrs. Falk, Stadelmann & Co., Ltd., are well 
exhibited in five spacious showrooms, recently remodelled and 
arranged, and these rooms are open to the trades interested in con- 
nection with “ selection " orders. Copies of the catalogue will be 
sent to the trade on application. 


Colliery Pumping Plant.—An electrical transmission 
of power plant has been made by Messrs. E. Scott & Mountain, Ltd., 
for the Ocean Coal Co., Ltd., for their Treharris Colliery, South 
Wales. A 300-н.р. horizontal long stroke compound engine is to drive 
а 170-kw. continuous current generator by means of ropes. One 
170 effective н.р. electric motor will drive a set of the firm's special 
high lift tbree-throw ram pumps to deliver 250 gallons per minute 
against a 1,500 ft. head. The plant is now ready at Meaars. Scott 
and Mountain's works. 


Schmidt Superheating.— We understand that Schmidi's 
Superheating Co., Ltd., have just received advices from Germany 
that the Prussian State Railway Administration has placed an order 
for 12 express, 12 passenger and goods, and 15 goods locomotives, 
all to work on the system in question. 


Imports of Foreign Electrical Plant.—‘The value of 
the foreign electrical goods and apparatus imported into this 
country during last month is returned at £51,139, as compared with 
only £49,558 in September last, and £52,061 in October, 1901. So 
far as the year bas gone, there has been a noticeable shrinkage in 
these imports, the returns for the 10 months ending with October 
last having reached a total of only £565,294, as contrasted with 
£736,781 in the corresponding period of last year, and £969,2:3 in 
the first 10 months of 1900. | 


Australia.— The import duty on electrical machinery and 
appliances in the Commonwealth of Australia, has been fixed at 
123 per cent. ad valorem, · : 
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Large Turbine Contracts.—Messrs. Escher, Wyss and 
Co., the hydraulic engineers of Züricb, Switzerland, have obtained the 
order, in competition with all the best makers in America and Canada, 
for three turbines of 10,000-в.н.р. each, making a total of 30.000- 
B.H.P., for the Niagara Power Co., on the Canadian side of the Falls. 
These turbines are the most powerful which bave, as yet, been 
made. The 11 turbines of 5,500-B.H.P. each, for the American side 
of the Niagara Fall«, were also supplied according to the designs of 
Mesers. Escher, Wyss & Co. i 

Mr. Alph. Steiger, M.T.C.E., of 28, Victoria Street, Westminster, 
S.W., who is tho British representative for Messrs. Escher, Wyss, 
has also received from the Government of Mysore, India, an order 
for three turbines, for water works, to take the place of some of 
another make. He has also successfullv started two turbines in 
the West of Ireland, and one in tbe West of England, and has 
several other plants in course of erection. 


Book Received.— “Book of Standards and Useful 
Information pertaining to Tabular Goods.” Edited by Prof. R. T. 
Stewart, Pittsburg, Pa.: The National Tube Co., 1902. $1. 


Dissolutions and Liquidations.—The Electric Lamp 
Supply Co. is winding up voluntarily, with Mr. A. M. Day, of 33, 
Glasshouse Street, Piccadilly Circus, as liquidator. 

The River Plate Electric Light and Traction Co. is also winding 
up voluntarily, with Mr. W. T. Western, 44, Charing Cross, W.C., as 
liquidator. 

Messrs. A. H. Estall and H. E. Fiford (Fiford & Estall, electrical 
engineers, Settrington Road, Fulham, and St. John's Wood), have 
dissolved partnership. 


Ediswan Fittings, — The Edison & Swan United 
Electric Light Co., Ltd, have a good showing of electric light 
fittings for the current lighting season on exhibition at their 
premises in Queen Street, E.C. We recently paid a 
visit to these showrooms Where a variety of electro- 
18, pendants, hall lanterns, brackets, and so on are 
&rranged for the inspection of the trade and their 
customers. Antique designs of hand-hammered 
fittings are much in demand, though the business in 
oxidised silver fittings still continues brisk. The 
Ediswan Co.’s own staff are responsible for the 
designs, and the fittings themselves are made by the 
company at Birmingham. Excellence of design and 
quality are now preferred to “cheapness” by 
purchasers. A new catalogue is in course of 
preparation, but pending the issue of this, a 
number of loose sheets of new fittings are being 
circulated among traders, for whom a small pocket 
list is also available.. We show in the accompanying . 
illnetrations a few selected specimens. Fig. 1 is 
а 3-light polished brass ornamental  electrolier ; 
fig. 2 shows a dining room pendant finished in 
polished or antique brass, the 24-in. shade conceals 
three lights. Fig. 3 is a hall lantern with opalescent 
globe, which is held їп position by means of the 
acrewed rod support, and is easily removable; figs. 4 
and 5 also show hall lanterns with satin finished and 
muffled glass respectively. 


Catalogues and Lists.— An illustrated list of 
new pattern testing sets has been issued by Mxssns. 
NALDER BROS. & Co. N 

November stock lists of c.c. dynamos and motors 
are being circulated by Mzssas Royce, тр. 

A pampblet dealing with their gear wbeele and 
pinions for electric tramcars, also describing the 
Falk rail joint, bas come to band from Messrs. R. W. 
BLACKWELL & Co., LTD. 


Messrs. BAxENDALE & Co., of Manchester, have sent us one of 
their October catalogues, containing descriptions with numerous 
illustrations, also prices of their electric light supplies, lamps for 
various purposes, holders, switches, cords, wires and cables, conduits 
and fittings, measuring instruments, dynamos and motors, &c, 

Messes. TaxGvES, Lrp., of Birmingham, are circulating a list of 
pew patterns of worm blocks at reduced prices. 

List No. 134 of the B.T.H. Co. describes their typeO K ampere- 
hour meter for continuous current circuits. 

The GENERAL ELECOTRIO Co.’s latest trade sheat shows their auto- 
matic ship'e sidelight indicator and controller. 

Tue CAMBRIDGE SCIENTIFIC INSTRUMENT Co., Lrp., has brought 
out a pamphlet on the Measurement of Temperature by Electrical 
Means,” describing tbe electric thermometers of Profs. Callendar 
and Griffiths, which the company makes in two kinds, viz., resistance 
thermometers and thermo-electric thermometers. Both of these 
are detailed, and the many uses to which they may be advan- 
tageously put are mentioned, including chemical works, annealing 
furnaces, dust destructors, and electric power station steam plant. 
A list of prices of the instruments is followed with a description of 
Rosenhain's improved form of Thomson coal calorimeter. 

Messrs. NALDER Bros. & THompson, Lrp., of Queen Street. 
E.C., have sent us a copy of Section 3 of their new catalogue of 
electrical measuring instruments, &c. This particular section 
describes recording instruments (ammeters and voltmeters) for 
direct and alternating currents. It contains a number of excellent 
illustrations of the instraments; and diagrams of chart rulings. 
No.:4 section will be devoted to circuit-breskers. 


Fic. 1. 


ELECTRIC LIGHT AND POWER NOTES. 


Auckland,—The R. D. C. has assented to an application 
by the Durham County E. P. D. Co. for a prov. order for the district. 


Rexhill-on-Sea.—There was no opposition at the L. G. B. 
inquiry on November 11th into the Corporation's application fora 
loan of £16,000 for electric light purposes. The Town Clerk stated 
that there were now 285 consumers representing 15,033 8-с.р. lamps. 
This included public lighting. The electrical engineer (Mr. Le 
Feuvre), said that tha first year's working resulted in a deficit of 
£199, the second showed a net profit of £402, and it was expected 
that the current year would show a profit. 


Birmingham.—Included in the Bill which the Corpora- 
tionis seeking to obtain in the 1903 Seseion of Parliament are 
provisions empowering the T C. to make bye laws for securing 
safety and the prevention of fire in premises supplied, or about to 


be supplied, with electricity ; to empower the Corporation to supply 
energy in bulk to outeide authorities, and to accept a transfer of an 
E.L. undertaking in an adjoining district. 


Bognor.—Mr. Enright has accepted 200 guireas in 


discharge of his accounts for £373 16s. for fees in connection with 
the E.L. proposal of the U.D.C. 


Brentwood.—The U.D.C.'s application for & prov. order 
is filed in the London Gazette for November 18th. 


Bridgwater.— On November 12th the R.D.C. passed a 
resolution consenting to the Bridgwater and District Electric 
Supply and Traction Co. obtaining & prov. order for the con- 
Btruction of electricity works, and for the supply of electricity for 
public and private purposes, within the parishes of Bridgwater 


Fic. 2. 
EnptiswaN FITTINGS. 


Fic. 3. 


Without, Dunleigh, and Wembdon. Theonly stipulations are that 
the price of energy shall be uniform in the Rural aod Urbaa 
districte, and that a purchase clause shall be inserted in the order. 

The T.C. has also given its consent te a prov. order being granted 
authorising the company to supply electrical energy witbia the 
borough. - 

Burton.—The L.G.B. has given its sanction to a loan of 
£14,195 for additional generating plant and electric light mains. 


Cambridge.—The Cambridge Electric Supply Co., Ltd., 
has informed the local authorities of ite intention to apply for 
power to supply electricity in Chesterton, Cherryhinton, Coton, Fea 
Ditton, Girton, Grantchester, Great Shelford, Histon, Impington, 
and Trumpington. 


Chatham.—The Kent Electric Power Syndicate (which 
has its chief office at Chatham) has become the purchaser of the 
Chatham undertaking of the Chatham and Rochester Electric 
Lighting Co., at the price of £62,791. The company bas not done 
badly over this transaction, as some time ago the local authorities 
could bave bought up the undertaking at a very much lower figure, 
something under £30,000. The purchase was carried out by 
arbitration. 

Clacton.—The U.D.C. has decided to apply for sanction 
to borrow £15,225 for an electric lighting scheme. 


Cowpen.— The offer of the Cowpen Cosl Co. to light 
the rows at Isabella Pit and the A. Pit by electricity has been 
accepted by the D.C. ; 
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Dewsbury.—The Corporation electricity works, which 
have already cost nearly £40,000, are to be extended at an expendi- 
ture of about £10,000. Tne number of units supplied for the year 
ending March.31st, 1901, was 238,066, and at the end of March the 
number of consumers was 240, and the number of lamps connected 
equivalent to 18,000 8-c.P. lamps. The present extension is rendered 
necessary to meet the demands of the British Electric Traction 
Co, who have agreed to take energy from the Corporation 
for their electric cars. It is confidently anticipated that when the 
cars begin to run, the works will yield a substantial surplus. 


i Dingwall.—The T.C. has resolved to give Major Blunt 
power to supply electricity in Dingwall at 6d. per unit maximum 
price, with a discount of 20 per cent. to the Council ; the terms to 
be revised every 10 years, and option to purchase at the end of 25 
and 42 years to be given to the town. 


Dover.—The T.C. is recommended to promote a Bill in 
Parliament for the purpose of obtaining powers to supply electricity 
to outeide authorities, to accept a transfer of an E.L. undertaking 
in an adjoining district, and to raise money to purchase the under- 
taking of the Dover Electricity Supply Co., Ltd. 


Edinburgh.—The system of distribution of electricity in 
Edinburgh is by a networkof mains, of which there are at present 
something like 150 miles laid, and the mileage is constantly in- 
creasing. The electrical department under Mr. Newington, the 
resident engineer, has now mapped out the city into & number of 
districts— from 20 to 30 in all—and is arranging for fuses being 
placed in the distributing network at points midway between the 
feeding centres, so that in the event of a fault occurring the fuses 
round the faulty place will automatically disconnect this section, 
and the supply of the rest of the city will not be interfered with. 
There will something like 70 of these fuses, which are to be 
placed in pillar boxes standing about 4 ft. above the edge of the 


pavement. 

Elland.— Тһе Greetland U.D.C. has applied to the U. D. C. 
of Elland as to the terms on which the latter will supply electricity 
for the purpose of lighting the district. 


Falmouth.— The T. C. has approved an agreement with 
Messrs. Crompton & Co. with a view to the immediate introduction of 
the electric light into the borougb. The company is to deposit £200; 
to pay all costs of the prov. order, whether it 1s granted or not; to 
provide a refuse destructor and dispose of all refuse; while the 
Corporation will receive £50 a year rent, and be at liberty to buy 
the works at the end of eight years. 


Hornsey.—At the monthly meeting of the U. D. C. last 
week, members had before them the report of their engineer, Mr. 
E. J. Lovegrove, on their supplementa] echeme for electric lighting. 
This report embodied figures which showed that capital commit- 
ments up-to-date exceeded the amount of the loan sanctioned by 
the L.G.B.—£73,500—by £8,462 18. 3d., the total sum spent having 
been £81,962 1s. 3d. The amount of the loan for which it would 
be necessary to make application, was summarised thus:— 


Excess of commitments over sanctioned amount to date £8,462 0 0 
Extension of mains (schedule Ar) „ә > 4,468 0 0 
” » 9? (schedule s B ") ee oe ee ee 1,675 0 0 
Wiring and furniture T M © x be ыо 0 0 
Engineering fees and contingencies .. ke es M 640 0 0 
£16,000 0 0 


The efforts made by the Committee to obtain customers have 
resulted in 7,469 30-watt lamps being installed on premises already 
wired and connected with the mains. 


Huddersfield.—The supply of electricity for lighting 
and power at Huddersfield shows substantial progress for the past 
year; 131 consumers have been connected, with 12,124 8-0. P. 
lampe, making the tots] number of consumers 1,653, with l&mps 
equal to 110,617 8-c.P. It is stated that there are more lamps fixed 
in Huddersfield per head of the population than in any other town 
in Great Britain, excepting healtn resorts. The department had a 
gross profit last year of £10,851, and after paying interest and pro- 
viding for the repayment of capital, the net balance of £2,561 was 
placed to the reserve. The following figures are of interest: 
Average price obtained per unit, 3 80d.; capital expended, £154,357 ; 
total number of 8-с.р. lamps connected, 100, 734; capital expended 
per lamp connected, £1:53. Owing to the large area of the 
borough and its scattered population, it would not be surprising to 
find the capital outlay much greater tban in more densely populated 
towns. 

The Mayor of Huddersfield for the ensuing year is Alderman F. 
Calvert, who has been chairman of the Electricity Committee since 
it formstion, and much of the success of the department is due 
to his energy and ability. 


Ingleton.—The Electric Light and Power Co., Ltd., 
is applying for Parliamentary powers not only to light Ingleton 
(Yorks) and neighbouring villages, but also to construct tramways. 
The company bas contracted to supply the lighting of the town 
under its license, and now it seeks for further powers. 


Keighley.—During October the Corporation &old 12,310 
units of electricity, this being an increase of 6,647 units on the 
tee month of last year. From July 186 to October 31st, 
the sale amounted to 36,177 units, showing an increase of 24,177 
units on the corresponding four months of 1901. Compared with 


the corresponding month last year the gas made by the Corporation 
-daring last October showed a decrease of 7,003,000 cub. ft., and the 


manufacture from J uly 186 to October 3186 this year sh »wed a decrea:e 
Over the corresponding four months of 1901 of 1,925,000 cub. ft. 


Kildare.—The L.G.B. bas disapproved of tLe electric 
lighting scheme for Kildare. The scheme provided for an installa- 
tion of Crossley's new patent engines The L.G.B, however, 
vetoed it as experimental, in the absence of duplicate appliances, 
and on account of the cost, which would amount to Is. in the £. 


Knutsford.—The D.C. has decided to apply to the 
B. ot T. for an extension of time in connection with the electric 
lighting order. 


Lancashire,— The Lancashire Electric Power Co. has 
submitted to Whitworth U. D. C. a scheme for the supply of electricity 
to the district. It is proposed to take aa the first line of route for the 
mains the following places:— Swinton, Radcliffe, Ramsbottom, 
through Rawtenstall, ong the Rossendale Valley to Bacup, with a 
branch to Haslingden. Two return routes are proposed: one 
through Bacup, Whitworth, Milnrow, Crompton, Royton, Chadder- 
ton, Failsworth and Gorton, and the other viá Tiverton, West- 
houton, and Worsley. Provided the consent of thc local autborities 
is secured, these routes will be adopted, and energy will be supplied 
in bulk at a cheap rate. 


Limerick,—The contracts for the Corporation's electric 
lighting scheme were given to a local tenderer, Mr. Dillon, on the 
score that he was a Limerick map. It is now stated that the real 
contractors are a German company. As the tender in question was 
not the lowest, the situation is rather embarrassing for the Council. 


Linthwaite.—The U.D.C. has agreed to the application 
of the Corporation of Huddersfield for a prov. order to supply elec- 
tricity within the district. 


Liverpool.—Mr. S. Higginbottom, M.P., has been 
appointed chairman of the Electric Power and Lighting Committee 
for the present municipal year. | 


Llantrisant.— The rural sanitary authority has notified 
its intention of applying to the B. cf T. for powers for electric 
lighting purposes. 

London.—GnEkENwicH.— Тһе Borough Council on Nov. 
12th decided to inform the London County Council that it was in 
favour of an application being made to Parliament to have the 
Metropolitan Borough Councils empowered to wire and fit con- 
sumere premises for electric light Several members protested that 
this was going rather too far in municipal trading. 


Luton.—The T.C. has received the sanction of the 
L. G. B. for the borrowing of £5,000 for electric light extensions. | 


Manchester.—A bad short took place in Great Jackson 
Street, Manchester, on Thursday last week. The heat generated 
was 80 intense as to crack the paving stones, and smoke escaped 
through the flags. The fire brigade was powerless to do anything more 
than prevent the heat from setting fire to the adjoining premises. 
Information was, however, sent to the electricity officials, and the 
particular section of the main was cut out. During the progress of 
the operations one of the firemen had a very narrow escape from 
being asphyxiated ; he was in a cellar into which a good deal ef the 
smoke and fumes from the fused main found their way. When he 
was called into the fresh air again he suddenly collapsed from the 
effect of the gases. Artificial respiration was employed, and after 
more than half an hour's work he regained consciousness. 

Councillor Howarth was elected chairman in succession to Dr. 
Bishop, and Councillor Hesketh was re-elected deputy-chairman. 

The resignation of Dr. Bishop as Chairman of the Electricity 
Committee has been accepted and his successor appointed. The 
matter has formed the subject of considerable discussion in the 
local press, and the Doctor's career has been described as 
“meteoric,” &c. 

Mexborough.—Owing to the existing plant at the elec- 
tricity works being taxed to its utmost capacity, the U.D.C. has 
decided to apply to the L.G.B. for a further loan of £2,500 to meet 
the cost of extensions, - 


Monmouth.—The T.C. has resolved to undertake to wire 
the houses of new customers with Corporation labour, and on easy 
conditions, 


Mysore.—The question of generating electric power for 
industrial purpores from the power obtainable from the water 
passing through the irrigation eluice of the Marikanave reservoir is 
still engaging the attention of Government.— Ind ian Engineering. 


Newport (Mon.).—The total amounts expended by the 
Corporation on electrica] undertakings up to the end of October, 
have just been returned as follows: On electric lighting, £101,707 ; 
tramways, £72,892; power station, £61,202, 


Northampton.—The local Electric Light and Power Co. 
has decided to reduce the price of electricity for lighting purposes 
from 63d. and 33d. per unit to 6d. and 3d., at the New Year. 


Penrith.—The U.D.C. on November 13th decided to 
adopt an electric lighting scheme, providing that a reasonable 
demand is forthcoming. | 


Plymouth.—The return of income and expenditure 
during the year 1901-2 shows receipts £13,323 and expenditure 
£8,487, leaving a gross profit of £4,835. The cost per unit sold 
last year was 2:19d. per unit, exclusive of capital charges. A 
member of the T.C., criticising these figures, pointed out that there 
was due to the bankers £45,352 on which no sinking fund had been 
paid. That expenditure had been spread over some years, and the 
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Sinking fand would amount to £700 a year. Making allowance for 
this charge, and for another item of £250, he argued that instead of 
there being а net profit of £349 on the year's working there was 
really a deficit of over £600. Moreover, no provision had been 


made for depreciation or renewal. These statements were not 
refuted at the meeting of the Council. 


Port Elizabeth (S. A.) .— According to the B. and S.A. 
Export Gazette, the T.C. has obtained the consent of the ratepayers 
to set up an electric light installation at an expenditure of £100,000. 
The estimated cost of the installation is put at £60,000, the balance 
being intended for fature extensions and modifications. 


Prestwich.— The U.D.C. on November 13th approved 
of the recommendation of the E.L. and Tramways Committee that 
the Clerk should apply for a prov. order to amend the Prestwich 


E L. Order, and to enable the Council to transfer it to Salford 
Corporation. 


Rawdon, — The U.D.C. on November 12th received 
from Messrs. Le Maire & Parker, engineers, of Lecds, an intima- 
tion of their intention to apply fora prov. order to supply elec- 
tricity in the district. It was decided to support the application, 
which also relates to the provision of electric tramways. 


Ryde.— The E.L. Committee has reported that the I.W. 
Electric Light and Power Co. has submitted a site for the electricity 


works, which the committee cannot recommend for the approval of 
the Council. 


Salford.—Mr. C. H. Wordingham, M.I.C.E., has been 


appointed by the Board of Trade to act as electric inspector under 
the Salford Electric Lighting Order. 


Scunthorpe.—The U.D.C. is applying for a prov. order. 


Shettield.—The rapidly increasing demand for electricity 
for industrial purposes 18 shown by the numerous applications which 
the Corporation is receiving for the supply of energy for power 
purposes. Among the more recent are requests from the well- 
known firm of € bas. Cammell & Co. for 260 E. H.. immediately, and 
from Messrs, W. Jessop & Sons, Ltd., for 250 K. H. P. at once, and a 
further 250 E. H. p. later. 


Sidmouth.— The U. D. C. has decided to apply for a prov. 


order for electric lighting, and to advertise for tenders for leasing 
the order when obtafned. 


Spain.—La Compania Industria Electrica de Barcelona 
bas secured a contract for the establishment and equipment of a 
central station for the electric lighting of the little towns of 
Brozas Garrovillas and Navas (province of Caceres) The station 
will comprise two 84. H. P. Crossley gas engines, using Dowson pro- 
ducer gas, and two three-phase alternators, developing 55 kw. 
each at a pressure of 5,000 volte. 


Tiverton. — The borough engineer, Mr. J. Siddalls, 
recommends the T.C. that the E.L. installation it is proposed to 
establish in connection with the municipal gas works, should be 
worked by gas engines driven by “producer” gas, and that they 
should provide for a minimum of 2,000 8-c.P. lamps, which would 
probably have to be increased in 10 or 15 years, to a maximum of 
6.080. He estimates the initial cost of the installation at £8,900, 
the annual working expenses at £1,100, and the annual receipts at 
£1,200. The T.C. has decided before coming to any devieion to 
solicit offers from private firms for taking over the prov. order. 


Weston-super-Mare,—The U.D.C. on Friday decided 
to ask the local electric light company to quote terms for the supply 
of electricity for the motive power at the new sewage works. 


Weymouth.—At a meeting of ratepayers last week, a 
resolution was carried objecting to a municipal electricity supply 
being taken in hand ; a poll will be held to settle the matter. 


Glasgow, — The arrangements made by the tramway 
department for the supply of electricity from the Coplawhill sub- 
station to the lighting department are now complete, and in 
working order. The present demand is for about 800 Kw., but it 
в expected that this will shortly be more than doubled. 


ELECTRIC TRACTION NOTES. 


Altrincham.— The local authorities of Altrincham, 
Bucklow (rural), and Ashton-on-Mersey, have decided to apply fora 
separate prov. order for the construction of so much of the intended 
Manchester to Altrincham tramway as will pass through their dis- 
tricts. Sale has already come to terme with the British Electric 
Traction Co. The Ashton-on-Mersey District Council, at its last 
meeting, expressed regret at the action of Sale, aud resolved “ that 
no scheme would be acceptable which did not provide through com- 
munication between Manchester and Altrincham.” When the lines 
are constructed, however, through communication will be a mere 
matter of arrangement. The Manchester Corporation which, it is 
understood, will seek to control this traffic, has not, as yet, taken 
any public action. 


Ashton-under-Lyne.—The T.C. has informed the Old- 
ham, Ashton, and Hyde Electric Tramway Co., Ltd., that it is 
prepared to supply current to the extent of 850,000 units per year. 


This is an increase of 100,000 units, and ie due to the extension of 
the tramways from Gee Cross to Bredbury. 


Auckland (N.Z.).—The electric tramways system was 


expected to be ready for inauguration by about the middle of 
November. 


Barton.—The syndicate which is proposing to construct 
an electric tramway from Barton-on-Irwell, near Eccles, to Cheadle, 
in Cheshire, vid Flixton, Sale, and Northenden, has issued the 
requisite Parliamentary notices. - 


Bath.—The company was to commence work on the 
electric tramways on Monday, by laying lines from Cornwall 


Buildings to the Old Bridge, which is part of the route of the old 
horse tramways. 


Beckenham ,—The following additional particulars have 
been made known with regard to the proposed extension of the 
Beckenham tramways and the arrangement come to between the 
Beckenham U.D.C. and the B. E. T. Co. The tramway complete, 
including the track and electrical equipment, is to cost £20,000, the 
car shed +2,800, the power stetion £9,000, and cars £4.200, being а 
total of £36,000. The agreement seta out that the B.E T. Co. will 
themselves provide and pay for the cars, costing £4,200, as well as 
the interest and sinking fund on the various works constituting the 
tramway, costing £22,800. On all expenditure exceeding this sum 
the company will pay increased interest and sinking fund on the 
basis of the agreement. The power station, costing £9,000, will be 
constructed at the cost of the U. D.C., who will recoup themselves 
with a margin of profit by selling current to the company as pro- 
vided by the agreement. * 


Bournemouth. —A resolution has been formally passed 
by the Council confirming and adopting the terms of agreement for 
the purchase of the undertaking ot the Poole and District Electric 
Traction Co., Ltd., as submitted to the Council in committee. 


Buenos Аугех, — The Finencial News says that Buenos 
Ayres is shortly to have an electrical omnibus service. That was 
said of London many years ago. And now? 


Chatham.—A fourth death has resulted from the electric 
car accident which occurred on October 30th. | 

On Tuesday the inquest was resumed. Mr. Drakeford, traffic 
superintendent of the company, stated that strict regulations 
were laid down that no car was to descend Westcourt Hill 
without a pilot. One driver had been discharged for disobeying 
this regulation. Witness was frequently at the top of the hill, 
and he saw that the cars were accompanied by pilots. He 
had never had any fault to find with the driving of Pearce, 
the driver of the car, and he had never seen any difficulty 
in taking а car down ths hill. Mr. Bate-Jones, the yard foreman in 
charge of the care, said that on the day before the accident the 
driver called his attention to car 19 as having a fist 
wheel. The driver was given another car, and the car 
reported upon was tested by the traffic superintendent, the chief 
inspector, and witness on Chatham Hill. Witness drove the 
car, and found nothing wrong with the brakes whatever. 
When he returned to the station the flats were taken 
out of the wheel One slight flat was left, but tbat 
was not detrimental to tke running of the car. He also 
placed new cast-iron shoes on the hand-brake, and afterwards took 
atrial trip, and found everything in proper working order. The 
car did not go out again until the next morning. Mr. William 
Jensen, the company’s resident engineer and manager, said the 
accident was partly caused by the greasy rails and partly because 
the car got away too quickly from the top. It was left to the pilot 
to decide whether the rails should be sanded. No drivers were 
‘appointed unless it was found that they were perfectly capable of 
doing the work after instructions. He was sure that the driver 


knew how to reverse the current. The inquiry was adjourned uutil 
26th inat. 


Coventry.—The T.C. has referred to committee proposals 
of the Coventry and District Electric Tramways Co. to extend the 


tramways to Earledon, a growing portion of the icity, and through 
parts of the borough. . 


Dewsbury.—The trouble between the Dewsbury Cor- 
poration and the British Electric Traction Co. in regard to the 
curve at an awkward corner, which has caused the suspension of 
operations for many months, has now been satisfactorily arranged, 
and the work will be resumed at once. - 


Dudley.—On Saturday an electric car from Bilston, 
descending the somewhat steep gradient in High Street, jumped 
the points and crashed into the front of a big drapery warehouse. 


Three ladies who were leaving the shop at the moment had narrow 
escapes. | 


Edinburgh.—The Lord Provost's Committee of the 
T.C. will oppose the proposal of the Drake & Gorbam Electric 
Power and Traction (Pioneer) Syndicate to introduce electric 
traction between the Corporation's tramways at Joppa terminus and 


Musselburgh, and also in regard to the proposed electric tramways 
to Queensferry. 


France.— The tramways between Bayonne, Biarritz and 
Marrac are about to be converted into electrical lines, on the over 
head conductor system. The power station will be located at Allées 
Paulmy, and will comprise three 400-н.р. engines and dynamos. 
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Bradford.—The Bradford authorities have done атау 
with the unlimited crowding of the inside of cars, and have in- 
structed their conductors to allow standing inside only in wet 
weather. 


Germany.—The S/andard’s Berlin correspondent says 
that the Society for the Study of Rapid Electric Railways has con- 
cluded its experiments on the military line between Marienfeld and 
Zossen for this year. On the last day the electric locomotive had a 
whole passenger train, consisting of 11 coaches, and weighing 
altogether 154,000 kilogrammes, attached to it, in order to test its 
starting capacity. The result is said to have been most satisfactory. 
A farther trial was made with the special express train cars of the 
two leading electrical companies in Berlin. Three of these cars, 
weighing altogether 98,870 kilogrammes, were attached to the 
electric locomotive, and a speed was attained of about 125 kilometres 
an hour. 


Glasgow.—It is expected that the extension of the tram- 
ways from Shieldball to Renfrew will be open for traffic on 
Saturday next. The line to Bishopbriggs is now nearing com- 
pletion, and when it is finished nothing further will be done with 
extensions until the early spring, when the connection to 
Cambuslang and from Crookston to Paisley will be proceeded with. 


Hastings.—Mr. W. M. Murphy intends to promote а 
Bill to enable him to construct electric tramways on the front line 
of Hastings and St. Leonards to Silverhill. 


Hove.—At an adjourned special meeting of the Т.С. 
ou 17th inst. the tramways scheme was further adjourned fora 
fortnight, with a view to an arrangement being come to with the 
B.E T. Co. 


Huddersfield.— During the municipal year just closed, 
the operations in the Corporation tramways department have been 
extensive. Track equal to 13 miles of single line has been laid, in- 
cluding 1§ miles of single track to Honley, a township outside the 
borough. The whole of the permanent way is now electrically 
equipped, about 174 miles having been converted during the year. 
The station plant bas been considerably extended by the erection 
of an additional engine of 1,300 н.р. and generator of 650 kw. 
The boiler plant has been increased by a 650 н.р. boiler, and an 
additional economiser and superheater bas been installed, whereby 
the horse-power at the station bas been doubled. The tramways 
department bas been re-organised throughout. All the steam 
rolling-stoek has been dispensed with, with the exception of four of 
the best engines, which will be used for dealing with the snow in 
winter time. The number of units generated during the year 
amounted to 1,518,690, at an average generation cost of 337d. per 
unit. The total traffic receipts amounted to £50,893 18s. 5d., an 
increase of £7,478 188. Id. upon last year. The number of 
passengers carried was 8,057.855. The average receipts per mile for 
the year were—steam 10°26d., electric 12:38d. Workmen's return 
ticketa at cheap rates had been introduced. The financial position 
of the department showed a decided improvement during the 12 
months, notwithstanding the fact that во many of the routes had 
been closed for reconstruction, and that there was a shortage of 
rolling stock. In spite of all these drawbacks, and the exceptionally 
bad summer, the balance sheet for the past six months shows a 
surplus of £166, or ‘07d. per car-mile. 

The tender of the British Electric Car Co. at £583 has been 
accepted for a motor-driven tower wagon for the carriage of coal. 
It was also decided to make an application to the Board of Trade 
for a prov. order for power to extend the tramways in five roads in 
the borough ; and it was also agreed to double the line in New 
Street aud Buxton Road in the main thoroughfares. 


Isle of Man.—The registration of the new Manx Elec- 
tric Railway Co., Ltd., was-carried through last week. The capital 
of the company is £250,000, divided into 25,000 preference shares 
of £5 each, and 25,000 ordinary shares of £5each. The preference 
shares will carry a cumulative dividend of 54 per cent. on the 
amount paid up. The conveyance of the properties will be made 
direct to the new company. 


Italy.—The Minister of Public Works has handed to 
the Superior Council of Italian Raiiways a plan for the transforma- 
tion of the Giovian railways into electrically-worked lines. It has 
been decided to construct an electric railway through the valley of 
the Brembana, Italy. The Banca Mutua Popolare of Bergamo is 
interested. The construction of an electric railway from Verona to 
Riva di Trento has, at the instigation of the Chamber of Commerce 
of Verona and different local authorities, also been decided upon. 


Keighley.—On the same day that notices were posted in 
connection with the Mid-Yorkshire Electric Tramways scheme, 
which embraces the length of road between Shipley and Keighley, 
the Keighley Corporation met and decided to take steps forth- 
with to obtain a prov. order to construct tramways frum the centre 
of the town to the borough boundary at Stockbridge, a distance of 
about a mile. 


Lancaster.— Trials of the new electric tramways have 
taken place this week. Owing to the power station not being ready, 


, Mr. Tester, the engineer, has had to rely upon current from the 


electric light station to drive the trial cars. It will be Christmas 
nere the cars are running regularly on the Scotforth and Park 
то 


- construction of electric tramways in the town. 


Leeds.—The Tramways Committee has decided that con- 
ductors shall allow eight extra passengers to stand inside when the 
weather is “inclement.” 


Leicester.—The Tramways Committee has resolved that 
the electric cars shall be double deckers and carry 52 passengers 
each. The Committee is experimenting with a number of "dry 
seats.” There will be 23 miles of route and 43 miles of track, 
the majority of the routes having dosble tracks. In the case 
of double track, the Committee has decided on centre poles, and 
it offered prizes to the students at the Leicester School of Art 


for the best suggestions as to artistic poles combining strength as 


well, with the result that & design has been chosen, which several 
firms tendering for their supply characterised as the most beautiful 


they have seen. 


Liverpool.—An important step towards completing the 
arrangemente by which a goods service will be established on the 
tramways of South Lancashire, and between those tramways and 
the dock side at Liverpool, has just been taken. On Monday after- 
noon a deputation from the Tramways Committee of the Liverpool 
City Council, consisting of Alderman Chas. Petrie, the newly-elected 
chairman; Alderman F. Smith, deputy chairman; Councillor E. L. 
Lloyd, chairman of the Finance and Traffic Sub-committee; Mr. 
8. W. Higginbottom, C.C., M.P.; Mr. C. R. Bellamy, manager of 
the Liverpool tramways; and Mr. E. R. Pickmere, town clerk, 
waited upon the Traffic Committee of the Mersey Docks and 
Harbour Board, who control the Liverpool docks and quays. The 
deputation submitted a scheme for the carriage of goods over the 
Liverpool tramways, the aim being to establish through communi- 
cation by tramways between the Liverpool docks and the manufac- 
turing towns in the south of Lancashire. The Traffic Committee 
viewed the project favourably, and it was decided that further par- 
ticulars of the requirements and proposed method of working should 
be obtained by both of the authorities, and that these should be 
considered with a complete sche me when ready. 

At the first meeting of the Tramways Committee for the 
municipal year Alderman Charles Petrie was appointed as chair- 
man of the Committee, and Alderman F. Smith as deputy chair- 
man. Councillor E. L. Lloyd was re-appointed chairman of the 
Finance and Traffic Sub-Committee. 


Maidstone.—There was considerable opposition on 
Tuesday at the inquiry held by the Light Railway Commissioners 
into the application of the T.C. for a prov. order authorising the 
| In support of the 
application the Corporation presented petitions from towns- 
people and the residents of Barming, Wateringbury and Teston, 
the signatories from the three latter places praying for an extension 
of the tramway to those villages. The opposition came from some 
of the largest ratepayers, and the South-Eastern Railway Co. 


Newcastle-on-Tyne.—At the meeting of the Tramways 
Committee on 13th inst. the city engineer presented a report on the 
lowering of certain roads, which would enable the largest double- 
deck carts to be run on all sections, whereas at present, on par- 
ticular routes, only single-deck ones could be utilised. It was 
decided to lower the road at Elswick Colliery Bridge at a cost of 
about £3,000, and at Walker Road Bridge at a cost of about £1,500. 
Other two roads, viz, Welbeck Road and Victoria Street, also 
required lowering, but these are out of the city boundary, and it was 
decided to enter into negotiation with the authorities con- 
cerned. Tenders were received for the erection of a large new 
engine of 3,000 H.P. in the present power sheds to work the exten- 
sions of the tramways, and the tender of Messre. Victor Coates 
and Co., of Belfast, was accepted for £13,200. The highest tender 
was said to be £23,784. The tender of Messrs. Russell & Co. for the 
supply of poles for overhead equipment for the extensions was 
accepted for £7,131, which was said to be 15 per cent. lower than 
the cost of the other poles in the city. In reply to a question, it 
was stated that the total expenditure on the trams up to date was 
£700,000, while the estimate was £614,000. 


. North-Eastern Railway.—Ten miles of the North- 
Eastern Railway Co.'s main line northward from York are to be 
fitted with electrically-controlled normal danger automatic block 
signals by the Hall Signal Co., of New York, U.8.A. | 


Nottingham.—Messrs. Ashwell & Tutin are applying for 
powers to construct electric tramways in the district. 


01dham.—4A joint meeting has been held between the 
Tramways and Electricity Committees of the Oldbam Corporation 
and the D.C.'s of Royton and Crompton upon the tramway question. 
The meeting was strictly private, but an opinion is prevalent that 
the Oldham Corporation willbe asked to construct and work the 
tramways in these townships, which are in the Parliamentary 
borough, if suitable terms can be arranged. 

On Friday last Major Druitt made a B. of T. inspection of the 
Featherstall Road section of the Corporation electrical tramways. 
There only remains the short length along Union Street West to be 
completed and inspected, and then the whole of the present scheme 
will be finished. 

Preston.—The Tramways Committee of the Preston 
Corporation is considering the appointment of an electrical engi- 
neer for the borough. As soon as the position has been filled (which 
will be at the meeting of the Council in December), work upon the 
borough electric tramway system will be actively undertaken. The 
construction of the new generating station will first be proceeded 
with, and it is expected the electrical equipment will be complete 
when the time arrives for taking over the horse tramlines from the 
present lessees. 


* 
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Railway Traction.—The Great Eastern Railway Co. is 
to seek powers this session to work its lines by electricity. 


Redruth—Camborne.—The electric tram service was 
opened last Friday week. Cars conveyed a large number of guests 
to the generating station at Carn Brea, where ап explanation of the 
works was given by Mr. J. C. Whigham, a director, who said he was 
looking forward to the time when electricity would be used as a 
means of power in the Cornish mines. Mrs. Beauchamp opened the 
station by turning on the lighting current to Camborne. 


Ripon.—After interviewing the representatives of the 


Electric Power and Traction Có., the T.C. has decided to defer the - 


question of providing electric tramways in the city until next 
spring, as the company has not had time to prepare particulars for 
applying for a prov. order this month. The scheme is generally 


approved of by the Council, and a plan of the route is being pre- 


pared. 


Salford.—On Friday the Council adopted a number of 
proposals drawn up by the Tramways Committee for the electric 
tramways extensions. Salford will work the tramways in the 
Prestwich and Whitefield districts. The agreements with the two 
authorities were reviewed in the account of the proposals and 
improvements with regard to direct communication between the dis- 
tricts were selected. It was decided that there should be an appli- 
cation for compulsory powers for the purposes in view. 


Sunderland.—At the meeting of the Tramways Com- 
mittee on the 13th inst. Councillor Summerbell was elected chair- 
man, and in returning thanks for his re-election made a comparison 
of the traffic in the past seven months of this year and the corre- 
sponding period of last year. 'This showed that from April 1st this 
year to October 31st the mileage covered was 756,424 as against 
683,939 miles for the corresponding period of last year. The 
passengers carried were 8,784,193 as against 8,275,023 last year, an 
increase of 509,175. Then in the seven months referred to in 1901 the 
receipts were £34,481, and in 1902 £37,285, an increase of £7,803. 
This result he regarded as extremely satisfactory, especially having 
regard to the most unsatisfactory weather that had been experi- 
enced during the summer, at a time when the seaside traffic should 
have been very heavy. The general traffic bad been, however, 
most regular. He thought that at the end of March, when the year 
ended, there would be a highly pleasing financial return, It was 
reported tbat the line to Fulwell was nearing completion. 


Torquay,—A plebiscite has been taken on the tramways 
question, and as a large majority of votes were given in favour of 


negotiations being opened with a company, the municipal scheme 
has been dropped. 


Willenhall.—The B. E. T. Co. has ceased for the pre- 
sent to run cars on the line between the Old Bank and the Board 
Schools on the Walsall Road. The reason is that tbe number of 
passengers who used the cars did not warrant the company in con- 
tinuing to run them daily. The service may, however, be resumed 
when a through passage can be made to Darlaston, and meanwhbile 
the cars will run on Baturdays only. | 


Yarmouth,—It has been ruled that two-thirds of the 
Council should have been present, and should have voted at the 
statutory meeting held last week to decide as to a £45,000 extension 
of the electric tramways. The proposal received 28 votes, and the 
minority wrecked the scheme by refusing to vote in the negative. 


at 


TELEGRAPH AND TELEPHONE NOTES. 


` 


American Pacific Саре, —A Standard dispatch from 
Washington says that the Attorney-General has summoned the 
officers of the Corporation who are planning the Pacific cable to a 
Conference. They have not accepted the stipulations fur an 
American landing imposed by the President, but are a:tively pro- 
ceeding, nevertheless, both towards layiog the cable and entering 
into obligations which violate the President's conditions for an 
independent cable to Asia. They are proposing to connect with the 
British cable at Honolulu, thus lessening for it the risks arising 
from the unprecedented lengtb of line between Fanning Island 
and Victoria. 


Brighton Telephones, — Тһе T.C. last week rejected, 
by 36 to 12 voter, a suggestiun that the proposed municipal tele- 
phone service should be abandoned, and negotiations entered into 
with the National Telephone Co. 


Italian Telephones.—The new trunk line between 
Rome and the principal cities of northern Italy has just becn 
completed, and the trials are at present being carried on. The 
towns of Torino, Milan and Genoa are now connected dircctly 


with the Italian capital. The new line will be inaugurated 
towards the end of December or the beginning of January, 
Besides giving communication to the north of Italy, connections 
are now established with many important towns between Rome 
and the north. The line passes through Pisa where it is divided 
into three sectione, one going to Genoa, a second to Torina, and the 
third to Milan. | 


Leicester Telephones.—The Telephone Committee has 
decided not to recommend the Council to establish a municipal 
telephone system. : | 


Netherlands Government Cable.—The Financial Times 
says that (wo cable laying steamers, recently launched, and, now 
completing on the Tyne, are about to undertake an important 
international work. ‘he two vessels are being built for the Eastern 
Extension Telegraph Co., which has contracted to lay and supply on. 
behalf of the Netherlands Government a telegraph cable between 
the island of Borneo and the island of Celebes. The steamers now 
constructing are to be entrusted with the work of laying the cable, 


The Piscicelli Postal System.—It is reported from 
Rome that Signor Galimberti has made definite measures for con- 
ducting experiments with the electric postal system in Italy 
simultaneously with those of Great Britain. The Transvaal is said 
to have invited Signor Piscicelli to proceed there personally and 
superintend the installation of an experimental plant. 


Swansea Telephones. — The Corporation Telephones 
Committee last week further considered the telephone scheme in 
reference to the Tunbridge Wells decision, and it was agreed that 


. Mr. Hopkins, who had acted as consulting engineer for the Corpora- 


tion scheme, should be again called before a meeting of the whole 
Council for the purpose of answering any points which had been 
recently raised in connection with the Swansea scheme. The com- 
mittee also appointed Mr. Mackie, of Guernsey, as manager of the 
undertaking. | 


Telegraphic Interruptions and Repairs :— 


CABLES, INTERRUPTED. REPAIRED, 
Latakia-Cyprus ee ee ee es ee | РҮ) June 20, 1899 ee ee ` А 
Communication with Curthagena and Barran- . 

quilla (Columbia) Н 5 vs а .. Рес, 8, 190 

Trinidad-Demerara No. 1 .. Aug. 7, 1901 .. 
Trinicad-Demerara No. 9 d ... . Nov. 1, 1902 
Dominica- Martinique. ax ЯР us .. May8,1 27 
Dominica- Guadeloupe. 
Bt. Lucia- Martinique. є 
Guadeloupe-Martinique xs "s s SM 
Santa Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902 
Puerto Plata- Martinique. ae egy 
Guantanamo-Mole St. Nicholas 
Cayenne-Pinheiro ae 
Bt. Lucia-St. Vincent. 
Reissi-Issa èe 
Reissi-Yemani es 
Marseilles-Barcelona .. 
Cadiz-Teneriffe .. 


LANDLINES :— 
Route via Hanekin on Persian territory .. .. Feb, 24,1900 ..  .. 
Communication with Tientsin and Taku eta 


Helampo a 2s zd x es .. July 18, 1900 . 
Communication with Maranham .. |. .. e. Sept. 19, 1902... - 


ee 25 Bept. 19, 1902 ee ee 

is es Oct. 22,1902 .. 
.. Oct. 22, 1902 
К zé НР .. Nov. 8, 1902 
T e E .. Nov. 8, 1902 


Wireless Telegraphy.—The Under-Secretary of State 
for Posts and Telegraphs of France nas appointed a commission for 
the purpose of studying the practical application of wireless tele- 
graphy. Tbe commission is constituted as follows:— President, M. 
Berard, Under-Secretary of State for Posts and Telegraphs; members, 
Messicurs Bordelongue, Cousin, Chapsal, Salomon, Sins, Estaunié, 
Larose ; on behalf of tbe Ministry of Foreign Affairs, M. de Carotte ; 
for the Ministry of the Colonies, Messieurs Bouteville and 
Commandant Houdaille; for the Ministry of War, Colonel Poline, 
Commandant Boulanger and Captain Becq ; for the Ministry of the 
Interior, M. Bruman ; fur the Ministry of Marine, the Captain of the 
Adigard and the Captain of the frigate Favercau ; for the Ministry 
of Public Works, Messieurs Ribiére and Blondel; secretaries, 
Messieurs Verlière and Puulsine. The first meeting of the com- 
mission took place on Monday, November 10th, at the Ministry of 
Posts and Telegraphs, 101, Rue de Grenelle, under the presidency 
of the Under-Secretary of State. Later, M. Trouillot, Minister of 
Commerce and M. Bé:ard, Under-Secretary of State for Pcs's aud 
Telegraphs, accompauied by their Chefs de Cabinet, M. Chapsal 
and M. Salomou; and also by M. Bordelongue, director 
of the electrical department of the Ministry, aud M. Delihet, 
lieutenant in the Navy, attached to the headquarters staff of the 
Ministry of Marin, paid а visit to the French Society for Wireless 
Telegraphy in tle Place Madeleine, where they were received by 
the President of the Administrative Council. Prof. Branly 
furnished them with the most precise and detailed information 
upon wireless telegraphy aod the new apparatus of which he is the 
inventor. After visiting the electric installations of the Society, 
the Ministers witnessed some experimental demonstrations with 
the Branly-Popp inventions, notably with the interchange of 
messages betweea receiving and transmitting stations. The 
experiments were highly successful, and M. Trouillot warmly con- 
gratulated Prof. Brauly and his collaborators. Tne French budget 
proposals for 1903 include a sum of 2,073,365 fr. for the purpose of 
increasing and improving electric installations and lines with 
especial reference to the employment of multiple telegraph appa- 
ratus, the erection of new cal! offices, and the transformation of the 
aerial system into a subterannean system. 
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А 50,000-VOLT ELECTRIC TRANSMISSION 
SYSTEM. 


Missovni RIVER POWER SYSTEM. 


Ove of the most important electric transmission systems of 
modern times is that of the Missouri River Power Co., 
which enjoys the 
distinction of being 
the system employ- 
ing the highest 
electrical pressure of 
any in commercial 
use to-day. Like 
so many of the 
famous American 
electrical schemes, 
this has been put 
down to supply 
power principally 
for the mining in- 
dustries in the 
neighbourhood of a 
stream from which 
the primary energy 


js drawn. The gene- Fia. 1.— GENERAL, View SHowiNa Missouxnt PowerB HOUSE. 


rating station is 

situated beside the Missouri River at a spot about 
90 miles from the town of Helena, Montana, where, by 
throwing a dam ecross the river, a head of water of about 
30 ft. has been obtained. The dam is 4x0 ft. in length, 
and it has been erected in such a position that a low-lying 
valley juet above has been enclosed, and forms an excellent 


Aer Perl] ) = y 


occasioned by this, since the rushing stream in the canyon 
is never frost-bound. It is calculated that the available 
power of this hydraulic system will aggregate at least 
10,000 н.р. all the year round. А good idea of the 
rugged nature of the district will be gathered from the 
illustrations, which show the country to be of the class 
one instinctively associates with the mining history and 
romance of the 
North - Western 
States ; the history 
of the neighbour- 
hood is, in fact, 
altogether con- 
nected with its 
various mines, The 
district first became 
known to the out- 
side world as a spot 
rich in gold. de- 
" posits. Since that 
time, gold mining 
has fallen almost 
entirely away, 
although there are 
still a few individual 
placer miners to 
be seen at work 
not more than one mile from the power house. The 
bulk of the power generated is transmitted to larger towns 
further distant, where the refining and smelting of copper 
ores forms practically the sole avocation of the residents, and 
calls for the major portion of the power of the Missouri 
River Companv. 


Fig. 2.—InTERIOR OF PowER STATION SHOWING Тех 750-Kw. WESTINGHOUSE ALTERNATORS, 


storage reservoir some seven miles long by two to three miles 
wide in extent. From this lake, the water reaches the 
power house via Black Rock Canyon, which is about half-a- 
mile long, and from 400 ft. to 700 ft. wide. The power 
honse is built alongside the dam at the mouth of this nataral 
waterway, in a small town known as Canyon Ferry. Although 
in the winter the water in the lake freezes, no trouble is 


Although this power scheme has been spoken of as being 
recent, it is only in connection with the high pressure: used' 
that this term may be applied, for it is some ten years Since: 
the first steps were taken towards the putting down of &n 
electric power scheme at Canyon Ferry, though it is only 
since March of this year that the high pressure of 50,000 


volts has been used. The original scheme came into actual 
Ww 
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Fic. 3.—FoREBAY AND GATES. 


being about four years ago, and turbine-driven 
electric plant of 4,000 horse-power was put 
down. This plant consisted of four direct- 
driven two-phase Westinghouse alternators, 
each of 750 KW. capacity, driven through 
flexible couplings by independent water- 
wheels, Two other independent sets were 
90 kw. Westinghouse exciters. The two- 
phase current was generated at a pressure of 
550 volts, and passed direct from the 
machines into a bank of eight trans 
formers of the Westinghouse oil-insulated 
type, by which the pressure was raised to 
10,000 volts. At this high pressure the 
current was transmitted by overhead mains 
to sub-stations in the towns of Helena, 20 
miles distant, and East Helena, 14 miles 
distant. In the former place, the current 
was reduced to a pressure of 2,200 volts, 
and was mainly used for the street arc light- 
ing and general incandescent lighting of 
private houses. The lighting of the city 
was undertaken by  direct-current series 
arc-lighting machines driven by  alternate-current 
induction motors. The street tramways of the 
town also received their power from the alternate-current 
supply, the direct current for this purpose being drawn 
from a pair of rotary converters. At East Helena 
the current consumption was more of a private nature, 
and the main customer was a large smelting firm 
which used induction motors for power purposes in the 
works, and incandescent light supplied from the same source 
for lighting the works. In addition to the transmission lines 
going direct to these towns, there was a third, which was 
installed for the purpose of supplying power to a large ore- 
concentrating plant situated some distance beyond East 
Helena. The overhead system at that time consisted of four 
sets of transmission lines, all carried, however, on one set of 
poles; two of these lines went to Helena, there being inde- 
pendent circuits run for the town lighting and for tramway 
work. ^s 

As time went on, the demand for power for the rapidly 
growing ore-refining works of the neighbourhood neces- 
sitated a considerable increase in the capacity of the electric 
power system, and towards the end of the year 1900 work 
was commenced towards extending the generating station to 
accommodate plant having an output of 10,000 H.P., and 
also to extend the area of the supply. The additional 
generating plant put down consists of six 750-Kw. Westing- 
house alternators, each coupled direct to a 45-in. horizontal 
turbine. The current produced by these machines is in the 
form of three-phase at a pressure of 550 volts. The 
original four generators were of the two-phase type, but 
they have been overhauled and converted into three-phase 
machines, so a8 to make the whole of the main generators 
uniform in type and size. There are now, therefore, ten 
750-KW. three-phase 550-volt alternators installed in the 
power station. The additional exciters put down consist 
of & direct-current machine yielding 225 Kw. at a pressure 


of 150 volts and driven direct by a separate waterwheel, and 
a smaller machine of 115 Kw. at a similar pressure but 
direct-driven by an induction-motor. The original exciting 
plant is still in use, so that the entire direct-current 
machinery at present consists of two 90-Kw. and one 225-Kw. 
machines driven by separate turbines, and one of 115 kw. 
capacity driven by an alternate-current induction motor. 

A view of the interior of the power house is given in 
fig. 2, which shows the 10 Westinghouse rotating-armature 
alternators with their driving turbines in one long row, 
and the switchboard gallery overhead. The gallery extends 
the full length of the building, and carries the whole of the 
switchboard arrangements and also 12 transformers. A 
general view of the main switchboard, which consists in all 
of 17 panels, is given in fig. 7. The panels are all of blue 
Vermont marble, fitted in accordance with standard Westing- 
house practice. Ten of the panels—-five at each end of the 
board—are set apart each for a main generator, four are 
feeder panels, and carry the instruments and switches used in 
connection with the 10,000-volt step-up transformers, two 
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Fic. 5.—MariN SwrrcHBoARD. (Back VIEW.) 


Fig 
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others are similar panels for the 50,000-volt circuit, feeders, 
and the seventeenth panel, in the middle of the board, is a 
janction panel bearing switches whereby the three sets of 
main bus-bars can be connected together as desired. The 
switchboard for the exciter circuits consists of four marble 

els, one for each exciter, the circuits being arranged on a 
duplicate set of bus-bars. The regulating rheostats of the 


fields are installed under the floor of the gallery. The 


Ета. 6.—SHowine CONNECTION or 50,000-VorT LINE TO | 
SWITCHBOARD. 


multiple-contact switches of these are operated by vertical 
shafts rising through the floor, and terminating in handwheels 
on pedestals in front of the machine panels. A view of a 
portion of the back of the switchboard is given in fig. 5. A 
bank of Westinghouse oil-insulated transformers is shown, 
and the illustration also shows clearly the installation of 
lightning arresters. 

The extra high- pressure 
circuit of 50,000 volts is only 
used on the new transmission 
line which bas been put 
down between the power 
station and the town of 
Butte; the total length of 
tbe pole line to this town is 
65 miles. Two lines of poles, 
about 50 ft. apart, have been 
insthlled, the transmission 
lines being in duplicate ; the 
poles of each line are about 
110 ft. apart. The cables 
in both cases are arranged 
in the form of an equilateral 
triangle, being spaced 6 ft. 6 in. 
apart, centre to centre. A 
general view showing a 
portion of the pole line is 
given in fig. 4. The cables 
themselves are of seven-strand 
Copper and the lines are 
transposed five times between 
the power station and Butte. 
Glass insulators are used of 
à Special triple-petticoat type, 
Supported on oak pins | 
treated with paraffin. A long glass sleeve resting over the 
oak pin serves as an excellent means for keeping the wood 
dry. It has been found that the oak pin as used on this 
line, when thoroughly dry and treated with paraffin, is in 
itself an efficient insulator for the line, even at the high 
Pressure of 50,000 volts. The; method of connecting 
the switchboard with the overhead mains is shown in 
fig. 6. The wires pass direct from behind the switch- 

в up through glass tubes in the roof of the power 
house ; these glass tubes are protected outside by hoods. · 


Fig. 7.—SwItTcHBOABD. 


The transformers installed in connection with the 50,000- 
volt system are of the oil-insulated, water-cooled Westing- 
house type, there being six of these installed at the power 
station each of 950-Kw. capacity. Six of a similar capacity, 
but of the ratio of 50,000 to 2,200 volts, are installed in the 
sab-station at Butte, Two of these transformers, together 
with four static interrupters and high-pressure switches of 
the well-known long-break * stick” type, are shown in fig. 5, 
a3 installed in position. Another view of the interior of the 
Butte sub-station is fig. 9, in which the 2,200-volt dis- 
tribution switchboard is shown. The whole of the electrical 
apparatus in connection with the power station and sub- 
Station equipments is of Westinghouse manufacture, the 
plant used being of their standard well-known Ly pes. 

It is expected that the demand for power in the town of 
Butte will in itself be sufficiently large to keep the whole of 
the power plant at Canyon Ferry fully loaded, so that success 
on this score is apparently assured. The 90,000-volt portion 
of the system has been in continuous use since March of this 
year, and we are informed that as yet, not the slightest 
mishap or failure has occurred to interrupt the supply. 
The whole of the work has been designed and carried out, 
and high as is the pressure of the transmission line, it 
would appear that the limit has not by any means been 
reached in that direction. 


a ST 


DETERIORATION OF STORAGE BATTERY 
PLATES. 


Mr. M. U. Schoor writes to the Electrical World and Engi- 
neer with reference to an article by Prof. A. L. Marsh, and 
especially with reierence to the statement that in a good 
lead storage battery (for traction purposes), the negative 
plates (spongy lead) last at least two or three times as long 
as the positive plates (peroxide of lead). Speaking of 
stationary batteries as made by most of the Continental 
manufacturers, it is doubtless true, he says, that the life of 
the negative plates is longer than that of the positive ones, 


. 
9 


. 


(Froxt VIEw.) 


simply because the ratio of the capacity of a new negative 
plate to a new thoroughly treated positive plate is as 2: 1. 
If the terminal pressure of a relatively new storage battery 
during its discharge is divided into its components, it will be 
found in the case of most of the modern storage batteries 
that the rapid fall of pressure of the storage battery is due to 
the exhaustion of the positive plate. In the course of time 
there will be, according to the excellence of the battery, a 
more or less evident variation of the capacity ratio, regard- 
less of whether the positive plates are pasted or of the Planté 
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type. This variation means that the capacity of the negative 
plates becomes slowly less, beginning from the first day that 
the battery is operated and caused by the peculiar shrinking 
of the spongy lead, a fact which up to this time has never 
been thoroughly explained.. Probably the capillary spaces 


50,000-VorLr ELECTRIC TRANSMISSION SysTEM: FIG. 8.—INTERIOR 
or Bup-STATION,—WESTINGHOUSB TRANSFORMERS. 


in the spongy lead are closed up by the lead which is being 
gradually thrown down by a galvanic process— which among 
storage battery experts is known ав leading.“ 

After about two years the ratio between the positive and 
negative capacities is no longer as 1: 2, but as 1: 1˙5. 
After two more years, the peroxidation of the lead grating 
has progressed so far, or the active mass has become so 
spongy, that a renewal of the positive plate is found neces- 
sary. By closely inspecting the negative plates the active 
mass shows small tears, the spongy lead is disintegrated, and 
the union between it and the lead support has become less 
secure. An accurate test of the capacity of the negative 
plates would show that the capacity is only about one-half 
of what it was at the beginning; and if new positive plates 
are now inserted, then the rapid fall of pressure is caused no 
longer by the giving out of the positive plates, but by the 
giving out of the negative ones. 

The above evidence Mr. Schoop has gathered during 10 
years’ practical experience with lighting and power batteries 
which had a normal use. In almost every case the life of 
the negative plates in stationary batteries is considerably 
longer than that of the positive plates, but the cases in 
which second positive plates are renewed while the negative 
plates remain in the battery are very scarce, 

In the case of ‘traction storage batteries, of which the 
article in question mainly treats, and in which a large 
capacity with a minimum of weight and space is essential, 
the conditions are different, in so far that the builder has no 
longer an interest in giving the negative plate a much 
greater capacity than the positive one; the space reserved 
for the electrolyte is very small, and for that reason a very 
concentrated solution must be used. Another point which 
must be taken into consideration is the frequent rise in tem- 

perature of the acid during the operation of the battery, 
which causes the sulphating of the negative plates.* In 
the case of storage battery cars in which the cells are 
placed close to one another, and where there is generally no 
ventilation at all, Mr. Schoop has often noted at the end of 
the charge temperatures of from 50° to 60° C. 

The local action of the sulphuric acid on the spongy lead 
is least when the density of the acid is from 1:150 to 1:170 
(at 159 C.). This density is the one used by most manufac- 


— — — oo — — 

* See Zeitschrift fur Elekt., Vienna, 1901, on The Effect of 
Temperature Rise of the Acid on the Capacity of Lead Storage 
Batteries," by M. U. Schoop. 


turers of stationary batteries. For traction purposes, how- 
ever, the electrolyte must be much stronger, on account of 
lack of room, and when the battery is charged, the density is 
generally from 1:250 to 1:300. In this case the action of 
the acid on the lead is three times as great as when the 
density is 1:150, This, in the writer's opinion, is a very 
important point to which too little attention is 


being paid by manufacturers. It is certain that 


in nearly all traction batteries the life of the n 
tive and positive plates differs but little, and the 
problem to construct the faultless spongy lead plate for 
traction purposes is certainly as difficult of solution as to 
construct a peroxide of lead plate which has a long life. 
The statement by Prof. Marsh, however, is perfectly correct, 
that, while the sulphating can, in a measure, be checked 
by careful handling of the battery, the sulphating is detri- 
mental to it, and ihat it is in a large measure the cause of the 
rapid destruction of the plates. 

In his conclusion, Prof. Marsh expresses the opinion that 
future endeavours to improve the lead storage battery must 
be mainly in the direction of increasing the porosity of the 
active mass; the electrolyte must also be improved so that 
the formation of secondary lead sulphate (which plays no part 
in the current production) is no longer possible, regardless of 
the density of the ucid. 

That the porosity of the active mass determines the 
coefficient of usefulness of the latter—the coefficient of use- 
fulness meaning the relation of the active mass, which takes 
part in the electrolytic reaction, to the mass which 
takes по part in this reaction—requires no further proof, 
but the transformation of a certain amount of Pb or PbSO, 
into PbSO, always has a definite relation to & certain amount 
of sulphuric acid of a definite density, as the reactions which 
take place on the two plates correspond to the so-called sul- 
phate equation, the correctness of which is no longer 
questioned. If it were possible to ootapletely utilise the 


50,000-Vonr ELECTRIC Transmission System: Fic. 9.— 2,200- 
Vout DISTRIBUTION SwITCHBOARD IN SuB-STATION. 


active mass which is present instead of only about 4, then 
three times the amount of sulphuric acid would be 
necessary. | эж жк Та | 
The prospects, therefore, of improving the life and capacity 
of the plates of the modern lead storage batteries may be 
designated as very slight. TE. z 


Scottish Electric Lighting Acts, — Last week in the 
House of Commons, the Lord-Advocate asked leave to introduce 
a Bill to amend the borrowing provisions of the Electric Lighting 
Act, 1882, and the Electric Lighting (Scotland) Act, 1890. The 
Bill isto get over a difficulty under the Electric Lighting Act 
which presses very hardly on the town of Dundee in regard {0 
electric lighting. Under the Electric Lighting Acts it is provided 
that the borrowing powers there given shall be created under e 
ваше conditions and provisions as the borrowing powers for gas, an 
much against his will, he had had to give a legal ruling that podia 
effect that, if a certain amount of money had been already borrow 
for gas, that must be taken into account in seeking borrowing 
powers forelectric lighting. This is a complete bar against electric 
lighting going on. 
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CONTRACTS OPEN AND CLOSED. 


OPEN. 


Aberdeen. November 26th. Electrically-driven tower 
wagon for overhead tramway repairs. See Official Notices” 
November 7th. 

Barking Town.— December Ist. Steel and iron car shed. 
See Official Notices November 14th. 


Blackburn.—November 24th. Boilers, stokers, super- 


heaters, economisers, feed pumps, pipes, condensers, ash and coal 
conveying plant. See “ Official Notices " November 7th. 


Bristol.—December 11th. Water-tube boilers and 
accessories, See “ Official Notices” to-day. 


Buluwayo.—February 26th, 1903. Establishment and 
working of an electric tramway. See "Official Notices " to-day. 


Clacton.—December 22nd. Two economic boilers, 
piping; two 100-kw. steam dynamos, balancer and boosters; 
switchboard; cables, &c.; accumulators; crane. See “ Official 
Notiees " November 14th. 


Dublin.—December 8th. The D.U.T. Co. wants tenders 
for general stores, including electrical supplies, for a year. See 
" Official Notices " to-day. 


Durban.— December 5th. (1) Complete telephone ex- 
change equipment, 7,200 lines; (2) Underground dry- core air-space 
cables for the Corporation. See Official Notices November 7th. 


Eritn.— November 26th. Wiring and supply of fittings 
at Council offices. See Official Notices to-day. 


Finchley.—November 24th. Boilers, balancing sets, 
crane, batteries, mains, street lighting, &c. See “ Official Notices " 
November 7th. 


France.—January Ist. The Prefectural authorities of 
the department of Calvados are inviting projects until January 1st, 
1908, for the construction and working of an electric tramway, 
for the transport of passengers and goods between Trouville and 
Honfleur, a distance of about 10 miles. Particulars -may . be 
obtained from, and proposals are to be sent to, La Prefecture de 
Calvados, Caen. ` 


Harrogate.—December 6th. 4-kw. d.c. dynamo com- 
plete and switchboard. See “Official Notices " to-day. . 


Italy.— November 25th. The Adriatic Railway authori- 
ties in Florence are inviting tenders until the 25th inst. for the 
supply of three electric locomotives. | 


Lowestoft,—November 26th. Overhead equipment and 
poles; cables, &c , for tramw ays. Bee Official Notices Oct. 3186. 


Halta.— November 28th. The local authority at 
Valetta wants offers for the concession of electric tramways con- 
necting Valetta and Cospicua, Senglea and Vettoriosa and the 
Casal Zebbug. Particulars from Mr. Wm. Casolani, Receiver- 
General and Director of Contracts, Valetta, Malta. | 


Manchester,—November 26th. Power and distributing 
arc and incandescent lighting at Stuart Street station and 
ten sub-stations. Вее Official Notices” November 14th. ° 


Manchester.—December 3rd. 600 electricity meters. 
See “Official Notices" to-day. 


Pontypridd.— November 22nd. Tramways permanent 
way, traveller and storage battery. See "Official Notices " Oct. 31st. 


Spain.— November 28th. The municipal authorities of 
Chinchilla are inviting tenders until the 28th inst. for the conces- 
sion for the public and private electric lighting of the town during 
& period of 15 years. Particulars may be obtained from, and 
tenders are to be sent to, El Secretario del Ayuntamiento de Chin- 
chilla, Spain. 


Stalybridge. — November 24th. Motor - generators, 
switches, starting motors and transformers, booster sets, balancers, 
alr compressors, accumulators and travelling cranes for the Staly- 
bridge, Ko., Tramways and Electricity Board. See "Official 
Notices ” November 7th. 


. Sunderland.—November 28th. Steam dynamo, three- 
Phase motor-generators and transformers, and switchboards. See 
Official Notices " October 17th. 


i AMAA. December 1st, Electric motors and starting 
es (12 months’ 1 th ration. See " Official 
Kar пені арду) for th ren Bee" OM 


— 


CLOSED. | 

Ashton-under-Lyne. — The T.C. has accepted the 

tender of the St. George’s Ironwork Co., of Hulme, for the supply 
of a 12-ft. turntable at the tramway station. 


Birkenhead. — The Corporation has arranged with 
Veritys, Ltd., of Mauchester, fora year’s supply of their English- 
made Aston-Lundell motors. 


Bloemfontein.—Mesers. Crompton & Co., Ltd., have 
secured the contract for two 200-xw. 3-phase alternators coupled to 
Belliss engines, and 100 incandescent fittings and pillars for street 
lighting, from the Bloemfontein Corporation, through Messrs. 


Davies & Soper. | 


London.—The L.C.C. has accepted the tender of the 
Edison & Swan Co. for the supply of certain engineers' goods and 
electrical stores during 1903. 


Mersey Railway.— Messrs. Rowland Carr & Co. have 
Secured the contract from the British Westinghouse Co. for the 
supply of the steel cable ducts required by them in connection with 
their Mersey railway contract. 


Newcastle-on-Tyne.—Messrs. V. Coates & Co. are to 
supply the new 3,000 -H. . engine for the tramways station at £13,200. 
Messrs. Russell & Co. are to supply tramway extensions poles at 
£7,131. See our “Traction Notes " to-day. | 


Sheffield.—The British Schuckert Electric Co., Ltd., 


has received an order for 50 electricity meters from the Corporation. 


Stalybridge.— The following tenders have been accepted 
by the Stalybridge, Hyde,. Mossley and Dakinfield Electricity 
Board: — Messrs. Tinker, Shenton & Co., Ltd., Hyde, for віх Lanca- 
shire boilers for the generating station; Hiram Maxim Electrical 
and Engineering Co., Ltd., for surface condenser and pumps, 
piping, &c.; Messrs. Higginbottom & Mannock, Ltd., for a 30-ton 
electric travelling crane; the Stanton Ironworks Co., Ltd., for 
pipes ; Messrs. Marple & Gillott, Ltd., of Sheffield, for 243 30-ft. 
engths of tramway rails, 


FORTHCOMING EVENTS. 


Friday, November 21st.—At 8 p.m. Institution of Junior En» 
gineers. Inangural meeting of the Session at the 
Westminster Palace Hotel. Col. Edward Raban, C.B., 
will deliver his Presidential Address on “Tbe Prepara- 
tion of Engineering Projects.” 

At 7.30 p.m.—North-East Coast Institution of Engineers 
and Shipbuilders. ` Meeting at the Lecture Theatre of 
the Literary and Philosophical Society, Newcastle. 

Wednesday, November 26th.—At 2 p.m. Institution of Civil 
Engineers (Students' Visit) To inspect the con- 
version operations in progress on the South London 
Tramways. PN à; 

Thursday, November 27th.—At 2.15 p.m. Institution of Electrical 
Engineers (Students' Section). Visit to the works of 
Mesars. Siemens Bros. & Co., Woolwich. 

At 8.0 p.m. Institution of Electrical Engineers Meet- 
ing at the Institution of Civil Engineers. Paper on 
“ Electrons,” by Prof. Sir Oliver Lodge. 


Friday, December 5th.—Northampton Institute. Prize distribu- 


tion by Lord Chancellor and annual conversazione. 
Monday, December 8th.—At 8 p.m. Society of Arte. Cantor 
Lecture I., by Prof. Vivian B. Lewes, on “The Future 
. of Coal-Gas and Allied Illuminante" ` 


Wednesday, December 17th.—Institution of Electrical Engineers. 
Annual dinner in the Grand Hall of the Hotel Cecil. . 


NOTES. 


Mr. Garcke and his Octopus.— The first annual con- 
vention of the British Electric Traction Associated Cos. was held at 
Loughborough on Tuesday. Mr. E. Garcke, managing director, 
presided over a conference on the subject of traffic organisation. 
Lord Vaux of Harrowden, chairman of the Brush Electrical 
Engineering Co. subsequently occupied the chair at a luncheon to 
which the convention was entertained by that company, whose 
works are at Loughborough. Tne toast of The British Electric 
Traction Associated Cos.” was proposed by Lord Vaux, and 
responded to by Mr. E. Garcke, said his lordship had referred to the 
word “octopus” as applied to their companies. It had been 
dianed into his ears a good many times during the past few weeks. 
He used the word himself some six or seven years ago, when they 
were going over the prospective schemes which they were deter- 
mined to carry out. For it was their policy and determination to 


go into every corner of the United Kingdom and do work which 
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until they came was neglected. And so long as there was work of 
that character to be done he took it they were going to do it 
regardless of what they were called. He had been very much 
inclined to treat all these attacks with the contempt they deserved ; 
in fact, he had acted on that inclination. It had been asked why 
he did not reply to the attacks. It was true he had made no reply 
until now, but, as he was among his colleagues and managers, and 
might not have another opportunity of saying what he wished, he 
would вау that the reason why they did not intend to make any 
reply was simply that whenever a man made a reckless and 
deliberate misrepresentation, that man had no desire to be corrected, 
and they knew that if any reply was made, no matter what 
its nature, that reply would be perverted. The attacks had 
been mainly political, and therefore they could treat 
them as such—they knew how such attacks arose, and might be 
expected. They were, as he had said, doing a certain amount of 
work which had been neglected, and now others regretted that they 
had not done the work themselves. 


Glasgow Technical College Scientific Society.— 
A meeting of this society was held on Saturday evening, when a 
paper was read by Mr. George Wilkinson, borough electrical engi- 
neer, of Harrogate, on Тһе Diesel Engine.” The lecturer said in 
his opening remarks that the Diesel engine may now be considered 
well out of the experimental stages, having proved itself thoroughly 
reliable in operation. Within the last few months, however, several 
important constructional modifications had been made, and these 
had, to a considerable extent, improved the engine in mechanical 
efficiency and reduced its cost. The lecturer then gave a description 
of the Diesel cycle, and put forward some interesting results of trials 
recently made by himself on a engine built for the Corporation of 
Harrogate. Prof. W. H. Watkinson opened a discussion which 
followed, and referred to several difficulties which had appeared in 
the early stages of the development of the engine and to the success 
recently obtained. Several other engineers took part in the dis- 
cussion, at the close of which a hearty vote of thanks was awarded 
to Mr. Wilkinson for his paper. 


State-Owned Cables.—The Governments of Holland, 
France, and Germany have lately been actively engaged in pro- 
motion of the laying of cables, paid for by the State, with a view 
of connecting up some of their possessions in the East Indies and 
elsewhere, in such a way as to avoid the necessity of passing over 
lines owned by British companies. These cables may be divided 
into three groups:—(1) France—Tamatave to Reunion, 460 miles; 
Reunion to Mauritius, 150 miles; Brest to Dakar, 2,415 miles. (2) 
France and Holland, in conjunction, have agreed as to tbe laying:of a 
cable between Saigon (Cochin China) and Pulo-Condor, 140 miles; and 
Pulo-Condor to Pontianak (Dutch Borneo), 660 miles. (3) In conjunc- 
tion with Holland, Germany has arranged to lay cables from Balik- 
papan (Borneo) to Menado (Celebes), touching at Kwandang, a length 
of about 390 miles. This cable is to be provided by the Netherlands 
Government; but the line is to be further continued by the joint 
Governments from Menado to the Pelew Islands, from Pelew 
Islands to Yap, and from Yap to Guam, or to some other point 
near, or in connection with, the American Pacific cable which is 
now in the course of being laid, a total length of about 1,680 miles, 
the Governments jointly paying a subsidy of £70,000 per annum 
for the laying of these last cables. 

As regards the French groups, tenders were received during the 
couree of last mouth, these being limited, however, only to French 
subjects with works in France, the result was tbat neither of the 
cables in this group were tendered for at sufficiently low prices to 
be acceptable to the Government, and it has been hinted that this 
was due to some understanding between the French companies 
tendering. There is, bowever, reason to believe that the Breet— 
Dakar cable will shortly be laid without tenders being again asked 
for. As regards tbe cables from Cochin China to Dutch Borneo, 
negotiations bave been going on between the Netherland and 
French Governments since March, 1900, which came to a stand- 
still as the French Government wished the Government of the 
Netherlands to bear the whole cost of such a cable; but in 
consequence of an agreement between the Governments, arrived at 
about the end of last year, the laying of the cable was decided on 
and has been adjudicated to Messrs. Grammont, a French company, 
for a sum of £198,420, or, say, £250 per mile. It is expected that 
thís cable will be laid very shortly. It is intended that from Saigon 
this line, by connecting with the existing French line which runs 
to Amoy, migbt afford a means of reaching the lines belonging to 
the Great Northern Telegraph Co., and thus establish a communi- 
cation over the Siberian landlines with France, avoiding the 
British cables. As regards the cables which runs from Borneo to 
Celebes, this ія already, we understand, in course of manufacture 
by the Telegraph Construction and Maintenance Co., and will shortly 
leave England on the two new repairing steamers which are being 
completed for the Eastern Extension Telegraph Co. Part of the 
scheme is, of course, to connect Java, vid Borneo, Celebes, &c., with 
the American Pacific cable, which will thus provide a route to Ger- 
many across the United States to New York, where it will meet the 
German Atlantic cables. A branch line of this system is also proposed 
by laying a cable from tbe Pelew Islands to Shanghai, a length of 
about 1,800 miles; thus Germany, in the case of a recrudescence of 


the tróubles in China, will be able to telegraph to Berlin 


independently of either the British cables or the landlines running 
through Russía and Asia. 

It is worth while paying considerable attention to the movements 
of our possible rivals in the East—all the more so as many people 
in suthority in the English Government look at the question of 
State ownership of cables more as furnishing grounds for a pious 
opinion than as a matter of real and urgent importance 


The Post Office Telegraph Corps.—The Times says 
that at the Parcel Post Office, Mount Pleasant, on Tuesday, Lady 
Morray distributed medals to 150 members of the Past Office Corps 
and the Royal Engineers Telegraph Reserve, who have recently 
returned from South Africa. Lieutenant-Colonel the Hon. F. L. L. 
Colborne, commanding the 24th Middlesex (Post Office) R. V. C., in 
the name of tbe regiment welcomed the men home, and expressed 
eatisfaction with the way in which they bad done their duty in the 
field. He said that there went out to South Africa nine officers and 
585 men of the Post Office Corps, and 453 men of the Royal Engi- 
neers Telegraph Reserve, or a total of 1,047. He regretted to ray 
that there were 45 deaths, and that 119 men had to be invalided 
home. They had one officer and 60 men still in South Africa. 
Several officers and men were mentioned in despatches, three 
officers got the C. M. G., and two of the Engineers obtained the Dis- 
tinguished Service Medal. 


Auction Sale.— The sale of plant of the Charing Cross 
and Strand Electricity Supply Corporation, referred to in our last 
issue, will take place on December 4th. See our advertisement 
pages. | 


Motor Cabs Too Costly.—A Berlin Press correspondent 
says that the motor cabs which bave been plying for hire in the 
streets of German towns for the last three years, were on Tuesday 
finally withdrawn, it having been shown that they entail a 
great loss to their proprietors. 


Municipal Trading.—In the House of Commons on 
Monday Mr. Balfour, in reply ќо а question, said that he regretted 
that the Select Committee on Municipal Trading was not re- 
appointed, but he hoped that there would be an opportunity of re- 
appointing it at no distant date. 


The Rapid Transit Turbines.— Messrs. Brown, Boveri 
and Cie., of Baden, write to us as follows, the letter arriving too 
late for insertion in our Correspondence ” columns :—“ We notice 
the following passage in an article published in your No. 1,303 issue 
onthe Westinghouse steam turbine forthe rapid transit subway:—'The 


most striking constructive feature is the separation of low pressure 


and high pressure cylinders, and the introduction between them of 
areheater..... ' It may be interesting for your readers to hear, 
in connection with the said striking constructive feature, that the 
separation of high pressure and low pres ure cylinders in 
Parsons steam turbines was adopted by Mr. Parsons him- 
self for tbe  Elberfeld machines, which have now been 
running for several years. As regards the introduction 
between the high pressure and low pressure cylinders of a 
reheater, as adopted by the Westinghouse Co., we may rightly, 
so far as we know, claim to have been the first to propose such an 
arrangement for turbines, which we did as far back as the begin- 
ning of 1900 when tendering for the large Frankfort steam 
turbine. The said arrangement is specially mentioned in the 


: Frankfort contract. We hope that you will publish the above for 


the information of your readers, as the article above referred to 
might lead people to believe that the Westinghouse Co. are pro- 
posing something quite new and unheard of.” 


Persenal.—On Friday last, at the National Telephone 
offices in Whimple Street, Plymouth, Mr. D. J. Barnes, the local 
manager of the National Telephone Co., Ltd., was the recipient of 
a bandrome silver combination epergne and flower stand, on his 
leaving for Birmingbam. 

Mr. Sam. Trail Jamieson, trom Rosslyn Terrace, Kelvinside, 
Glasgow, has recently been promoted to the position of chief 


electrician of the West India and Panama Telegraph Co.'s. 


с.в. Newington. 

Mr. John Fairlie, A. G. T. C., B.Sc., who has been assisting Prof. 
Jamieson with his system of teaching electrical and mechanical 
engineering by correspondence, was recently appointed asa telegraph 
superintendent to the Indian Government from amongst 80 
applicants. He sailed for Calcutta the other day. 

We understand that Mr. A. A. King, who was for the past eight 
years “chief representative" for Messrs. Veritys, Ltd., has now 
joined the staff of the General Electric Co., Ltd., of Manchester and 

ndon. 

Stalybridge, Hyde, Mossley and Dukinfield Electricity Board 
has appointed Mr. J. D. Mosley and Mr. John Farrell to super 
intend the laying of the conduits for electric cables, and Mr. Harry 
Booth, Mr. Robert Clarke, and Mr. J. W. Pollard as inspectors to 


superintend the construction of the permanent way of the electric 
tramways. 


Metallic Packing.— Before the Yorkshire College Engi- 
neering Society, at Leeds, on November 11th, Mr. A. McSwiney, of 
the United States Metallic Packing Co., Bradford, read a paper on 
this subject, in which he separated engine packing into three 
classes :—Fibrous materials, such as asbestos, hemp, &c. ; a combina 
tion of these materials and metals, and purely metal packing. The 
fact that 5,000 patents had been taken cut for mechanical packing 
evidenced the interest and importance of the subject. Beven con- 
ditions that a perfect packing should fulfil were laid down, viz :— 
Small contact, constant pressure, steam setting, automatic working, 
capability of retaining vacuum, lateral motion, and durability. The 
good points and drawbacks of various forms of simple and mix 

gs were illustrated by slides and models, special mention 
ing made of a “duplex ” packing suitable for high-pressure and 
superheated steam. MEM ` 
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Train Signalling by Electricity.—The directors of 
the North-Eastern Railway Co. in August last obtained the 
provisional sanction of the Board of Trade for the installation on 
the main line of the N.E.R., near York, of electric automatic 
signals, and have, we now learn, recently placed a contract with 
the "Hall" Signal Co., of Broadway, New York, for the fixing 
of the electro-automatic track circuit signalling system. There will 
be 84 signal arms. All the posts will bave two arms, applicable to 
the next stop si Each of the sections will be 1,200 yards in 
length. A novel feature of the installation will be the means used 
for operating the signals. Until quite recently under the “ Hall” 
system the semaphore signal was worked by au electric motor, but 
now carbonic acid gas has been adopted as the motive power, and it 
is this form of signal that is to be used on the North-Eastern line. 
The gas is contained in a cylinder at a pressure of 600 lbs. per 
square inch (reduced to 50 lbs. working pressure), whilst the valves 
for admitting the air to the operating cylinder are controlled elec- 
trically. This class of signal has now got beyond the experimental 
stage, ав there are several thousands in operation in the United 
States, and it is found that a fully-charged cylinder contains 
suficient power for operating & signal more thau ten thousand 
times, whilst the cost of maintenance is considerably reduced. For 
the electric automatic signalling it is claimed that it presents the 
“block” system in perfection by supplanting human intelligence 


with exact mechanism, whilst in addition to reducing the “ wages" 


bill by the abolition of "intermediate" boxes, it increases the 
“carrying” capacity of a railway by enabling tbe sections to be 
shortened without the expense of erecting and manning” signal 
boxes. 


London Telephones,—In the House of Commonstheother 
day Sir T. Dewar asked the Postmaster-General whether he was yet 
in a position to say when the extension of the Post Office telephone 
system throughout the Metropolis and suburbs would be complete ; 
would he stat» the amount expended by the Post Office up to the 

resent time on this service, the number of subscribers, and the 
amount of their rentals? Mr. A. Chamberlain, in reply, said that 
seven Post Office telephone exchanges had already been opened in 
London since March let last. These served districts included more 
than half the previous users of telephones. Four other exchanges 
to serve large areas were well advanced. Owing to the rapidly 
increasing demands for a telephone service it was not practicable to 
name a date for the completion of the system. The authorised 
nditure on works now in progress was roundly speaking, 
£1,262,000. These works provided not only for services to the 
existing subscribers, but to a much greater extent for future require- 
ments. The number of subscribers’ telephones now worked was 
5,180, and this number was being increased at the rate of from 
150 to 200 a week. The receipts in respect of the local exchange 
services in London up to the end of this month was £34,473. 


Tender Deposits.— Mr. W. Devonport, the secretary 
of the National Electrical Manufacturers’ Association, Blackfriars, 
S.E., bas written to Mr. Frank Schofield, Clerk to the Board, Town 
Hall, Stalybridge, in the following terms:—‘‘The attention of this 
Association bas been drawn fo your advertisement (Contract No. 7) 
in the technical Press, and I bave been requested to bring to your 
notice the fact tbat one of the terms is altogether unusual and 
quite contrary tothe spirit of such contracts in general. The con- 
dition in question is that which declares that the five-guinea 
desposit will be returned to those whose tenders ‘are in order, but 
not accepted. The words ‘are in order’ introduce an entirely new 
condition in tendering, and as this might lead to much subsequent 
misunderstanding as to the return of the deposits paid for the speci- 
fication, I have been requested to ask you to be so good as to draw 
the attention of your committee to these words, with the view of 


having them deleted." | 


The Student's Suggestion.—The following letter. comes 
to hand just as we go to press from Prof. S. P. Thompson, of the 
Finsbury Technical College :—“ If the Eveniog Student’ had 
addressed his letter to 23, Leonard Street, instead of 4, Ludgate 
Hill, I could have informed him what bas been done, is being done, 
and will be done, to obviate fhe inconveniences which inevitably 
arise when an abnormally large number of students seek instruction 
T a laboratory with limited space and equipment.—SILVANUS 

HOMPSON." 


Appointments Vacant.— Assistant mains superin- 
tendent (£2) for Aberdeen; junior engineer at Crewe at £80; an 
assistant electrical inspector for L.C.C. at £175; station superin- 
tendent for Ilford at £160; mains superintendent at Wimbledon at 
£120; an assistant electrical engineer at Newport (£150), and a 
meter inspector. See “Official Notices" to-day. 


Тһе Silvertown Co.— The India-rubber, Gutta- 
percha and Telegraph Works Co. is promoting a Bill with the 
following sections: — Extension of powers of company ; repeal or 
amendment of the company's Act of 1884; alteration of memo- 
randum of association; extending operations beyond the United 
Kingdom; holding of shares, stock or securities of other companies, 
and stock and securities of public bodies." 


The Patent Law Amendment Bill.—This measure 
Was read a second time in the House of Lords on Monday. 


London County Council.—The Council at the meeting 
on Tuesday decided to grant a loan of £17,950 to the Stepney 
Borough Council for electric lighting and meters. The Highways 
Committee reported that there was little or no probability of the 
Council obtaining, within the time specified by the Standing Order 
of Parliament, the consent of the road authorities to the construc- 
tion of the proposed tramways from (1) Edgware Road to Harrow 
Road; (2) Shepherd's Bush Road ќо a point near the Marble Arch 
(3) New Cross Road vid Lewisham High Road to Loampit Hill and 
Vale to the Soutb-East Metropolitan Tramways; and (4) Tooting 
Broadway vid Mitcham Road to Tooting Junction railway station. 
At the suggestion of the Committee, tne Council decided not to 
proceed any further with these schemes in the next session, 
although it is hoped to revive them on a future occasion. 


Awards,—The Royal Society has awarded the Rumford 
Medal to the Hon. C. A. Parsons for his success in the application of 
the steam turbine to industrial purposes, &c.; a Royal Medal to 
Prof. H. Lamb for his investigations in mathematical physics; and 
the Hughes Medal to Prof. J. J. Thomson for his contributions to 
electrical science, especially in reference to the phenomena of elec- 
tric discharge in gases; also the Davy Medal to Prof. S. A. Arrhenius 
for the application of the theory of dissociation to the explanation o 


chemical change. 


Wolverhampton Exhibition,—The guarantors have 
been considering whether to continue the Exbibition next year, in 
the hope of recovering some of the loss which bas been incurred 
this year. The expenditure for the last six months has been 
£93,000, the income £58,000, and the deficit £34,000. The pro- 


posal was rejected. 


THE CENTRAL STATION ENGINEER. 


A VERY pleasant evening was spent at the Croydon Electricity 
Works, on Wednesday evening last week, when “as a sequel to the 
recent fire and breakdown at the works,” Alderman D. B. MILLER, 
chairman of the Electricity Committee of the Croydon Corporation, 
entertained the staff to dinner. Alderman Miller was supported by 
the Mayor and Mayoress (Bir Frederick and Lady Edridge), the 
Misses Miller, Alderman Goodwin, Ex-Councillor Hinton (the vice- 
chairman of the Committee, who lost his seat at the late election) 
and Mr. J. Gray Scorr (chief engineer). Alderman Miller said 
he was prompted to hold that dinner by a desire to show ina 
practical way hisappreciation of the services of the staff ia con- 
nection with the late fire. Owing to the excellent work performed 
by them, the machinery was got into working order, and the supply 
resumed ia a marvellously short space of time. Мв. Scorr replied 
on behalf of the staff and himself. 

Mr. A. P. M'DoNALL, assistant engineer to the Notting Hill 
Electric Lighting Co., was recently presented with a Queen Anne 
tea and coffee service from the directors, chief engineer and secre- 
tary, a case of carvers from the office staff, a tantalus from the staff 
and employés, and a silver matchbox from the meter department, 
on the occasion of his marriage with Miss Frances Ethel Reeves, of 
Weliington, N Z. | 

Mr. Norman E. G. LIrrLE, late of the Bolton Corporation 
Electrical Works, has been appointed chief assistant engineer at 
the Doncaster Corporation Works, in succession to Mr. JonEs, who 
has been appointed chief engineer at Batley. 

Mr. GILBERT R. SPURRB, assistant electrical engineer to the Ilford 
Urban District Council, has been appointed tramway manager. 
Mr. J. E. ALLEN, mains superintendent at Wimbledon, has been 
appointed outside superintendent at Ilford. 

On the recommendation of the Light Railways and Electric 
Lighting Committee, the Southend-on-Sea T.C., on the 12th inst., 
resolved that Mr. W. E. J. HEENAN, at present temporary 
electrical engineer, be appointed borough electrical engineer, with 
a salary of £350 per annum; Mr. Heenan to devote the whole of 
his time to the duties of the office, not to be allowed private 
practice, and to reside within the borough. Mr. Heenan will have 
complete charge of the electricity generating station, plant and 
electrical equipment in connection with the light railways and 
electric lighting undertakings, and will perform the other duties of 
borough electrical engineer. Mf. Heenan was appointed temporary 
engineer in December last, and prepared the specifications for the 
electric lighting plant; & continuous supply was commenced in 
October last, aud there are now 150 consumers with about 10,000 
equivalent 8-c.P. lamps connected. Мг. Heenan has also had to 
reconstruct part of the overhead equipment of the light railways 
system. 

Mr. Ковент Sim, at present in the employment of the Electric 
Lighting Deparument of tbe Edinburgh Corporation, has been 
appointed assistant electrical engineer under the Falkirk Corpora- 
tion. There were between 50 and 60 applicants for the position. 

Mr. F. J. Ковімвом has resigued his position of resident engi- 
neer and manager for the Salvburn Electricity Works, in order to 
take up a position with the British Westinghouse Co. in their 
Newcastle branch. Mr. F. R. Barry has been appointed consulting 
engineer and manager in his place, but will still retain his position 
as resident engineer and manager for the Northallerton Electric 
Light and Power Co. 


~ 


CITY NOTES. 


Eastern Extension, Australasian and China 
Telegraph Co. 


Tut fifty-eighth half-yearly general meeting of the shareholders of 
this company was held on Wednesday at River Plate House, Sir 
John Wolfe-Barry, K. C. B., presiding. 

The CHAIBMAN, in proposing the adoption of the report, said 
that the gross revenue for the half-year had amounted to £283,000 
against £346,000 for the corresponding period of 1901, showing & 
decrease of £62,000. He was sorry to have to report a decrease, 
but he was bound to say that it was due to causes entitely beyond 
the control of the directors, and was very greatly due to the great 
depression of trade in the Australian Colonies. 'The whole of the 
£62,000 was not due to a decrease of traffic, because in the corre- 
sponding period there was a contribution to the revenue of £23,000 
from exceptional causes, such as profits on contract work and 
matters of that kind. Consequently the actnal decrease in traffic 
receipts amounted to £40,000; and that was mainly due to there 
being no elasticity whatever in the Australian traffic, and it was 
also due to two matters whicb now pressed very heavily upon the 
company. One was the very serious loss in exchange, due to the 
great depression in silver, which had become a very serious matter. 
The monetary standard of silver in the Straits Settlements, Hong 
Kong, and certain parts of China a yearortwo ago was 2s. for a 
Mexican dollar, whereas now owing to the great depression in silver 
it was only worth 1s. 74d. Hitherto they had collected their rates 
in silver, but they had now made up their mind to collect their 
rates in sterling, and to vary the rates of collection from time to 
time and to revise the rate every three months. By that means he 
hoped they would get rid of the loss of exchange. The other serious 
matter which pressed upon the company, apart from the question of 
Australian trade, was the reductions they bad made in their 
tariffs. 'Those reductions had been very considerable. He had no 
doubt that some of them in the course of time would result in an 
increased volume of traffic which might to some extent get rid of the 
pressure on the company, but they had to coneider the demands 
of commerce, and they bad to reduce tariffs from time to 
time to keep pace with the universal ory for cheap telegrams. 
Their losses last year owing to these reductions had been £26,000. 
He had no doubt that in the future that locs to some extent would 
be replaced, but, as a matter cf fact, it took a good long time to re- 
place the money which they gave up by reducing tanfis. Не might 
givean example in the case of the Australian traffic, which during 
the Jast three years had been reduced from 4s. 9d. to 3a. a word, but 
the actual traffic transmitted now was practically the same as it 
was when the higher tariff prevailed. That refuted the confident 
statement made by their critics that reductions of tariff invariably 
recouped themselves very quickly. The volume of traffic in the 
telegraphic world was dependent not so much upon the tariff as 
upon the atate of trade between the various countries. The condi- 
tions of Australia had not been by any means favourable to 
business, and consequently, despite the reductions in tariff, 
there had been no increase in the volume of traffic. Turning 
to the expenditure, the working expenses had amounted 
to £121,000, against £115,000, showing an increase of £5,456. That 
wasalmost entirely accounted for by the opening of new stations in 
connection with their direct Cape—Australia cable and the general 
growth of expenditure. The result of the whole business was that 
tbeir net profit for the half-year amounted to £148,000, out of which 
the usual interim dividends had been paid, and £73,000 was carried 
forward to the next account. The general reserve fund had been 
debited during the year with £69,000, on account of further expendi- 
ture in connection with the Cape—Australian cable, and after 
having been credited with £12,657 for interest on investments and 
the value of picked-up cables, there remained a balance of £912,965 
to the credit of the reserve fund, which was by no means an unsatis- 
factory state of things. Since tbe close of the half-year tbey had 
contracted to supply and lay on behalf of the Netherlands Govern- 
ment а submarine cable between Balikpapan, in the Island of Borneo, 
and Kwandang and Menado, in the Island of Celebes—a distance 
of 700 miles. The cable had been manufactured by the Telegraph 
Censtiuction and Maintenance Co., and would be conveyed to its 
destination and laid by two of their own repairing steamers, which 
were very nearly completed. Perbaps the most important matter 
was that the Jaying of the much-talked-of Pacific cable had been 
recently completed, and was expected to be open for traffic within 
a fortnight or three weeks. The tariff between this country and 
Australia by the new route would be the same as by their route— 
9s a word. They, of courre, knew that the Pacific cable was not a 
private enterprise, but had been established by the Governments of 
Great Britain, Canada, Australia, and New Zealand, to connect 
Canada with New Zealand and Australia vid the Pacific, and also 
to satisfy the somewhat sentimental notion for what was called an 
" all-British" cable. When they came to tbink of what was, and 
what was not, an "all-British " cable, he ventured to think that their 
connection with Australia, passing as it did through the Cape of 
Good Hppe and then going direct to Great Britain, with the single 
exception of touching one small island belonging to Portugal, was 
to all intents and purposes as much a British route as the route 
that had been promoted by the Governmente between Australia vid 
the Pacific. When the new cable was opened, competition with 
their system for the traffic between Australia and Europe would at 
once begin. They were not very glad to have competition, and he 
did not honestly believe that Australia would gain anything by it, 
but they did not look upon the competition with any violent 
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amount of alarm, for they felt pretty certain they could offer to the 
public far greater facilities, and undoubtedly much greater certainty 
in the transmiesion of their messages, when they confemplated their 
vast network of cables, and the various routes they possessed, com- 
m with the fact thatthe Pacific cable board had only one single 
ine which had been laid with “swings” of a length from point to 
point, which were at present almost without parallel. They could 
vot help noticing that almost for the first time the British and 
Colonial Governments had taken what was from most points 
of view a regrettable step in entering into competition 
with private enterprise; and in their case it was com- 
petition with a company to which he thought everybody 
inust admit the credit was due of connecting Great Britain with all 
her Colonies and dependencies in every centre of trade. They asked 
now from all those Governments fair play and no favour, and they 
asked it not Jeast of all from our own Government. In conclusion, 
the chairman briefly referred to the subject of wireless telegraphy, 
and said that, as he had remarked on previous occasions, they looked 
upon what was being done in that connection with a certain degree of 
interest, and he believed that, to a certain extent, it would be useful 
to them, but he never looked upon it as a serious competitor with 
cable enterprise. | 

The Marquis of TWEEDDALE seconded the motion, and the report 
was adopted. 


British Aluminium Co. 


THE directors’ report states that the profit for the year ended 
December 31st, 1901, calculated upon the eame basis as in previous 
years, was £12,525. As this was insufficient to meet the debenture 
stock interest, depreciation on plant, &c., charges on stocks of metal, 
and other items detailed in the appropriation account, by £14,076, 
the debit balance has been increased from £4,888 to £18,966. 
Early in the current year the directors deemed it desirable to have 
an exhaustive examination made into the affairs of tbe company, 
and for this purpose they appointed Mr. J. S. Harmood Banner, of 
the firm of Messrs. Harmood Banner & Sons, chartered accountants, 
Liverpool. In the result it bas been decided to reduce the item 
of patents and goodwill by £29,481, thus leaving it at £100,000, 
as shown in the balance-sheet. The stocke of metal and certain 
stores have also beez valued at lower rates than before, following 
upon reduced prices in Euglaud. This has necessitated the writing 
down of values by £21,383. Farther, the compaay having in 1897 
contracted to purchase large quantities of aluminium in America, 
which were afterwards found to be in excess of requirements, an 
agreement was concluded with the sellers to cancel the order for the 
undelivered balance in consideration of the sum of £5,600 being 
paid to them. These amounts have been carried to a suspense 
account, together with others resulting from the writing down of 
sundry investments, losses on consignments of metal, provision for 
bad and doubtful debts, and for special expenditure incurred in 
connection witb mines development, issues of new capital and the 
unsuccessful application for a prolongation of the company's prin- 
cipal patent, &o. The total, £80,238, is shown in the balance- 
sheet, and the directors suggest that for tbe present this item should 
not be dealt with. It will be remembered that in May, 1899, a 
revaluation of the company's property and works was made by 
Mesers. Wetherall & Green, and as a result the capital reserve fund 
of £227,451 was created. This fund has been reduced to its present 
figure of £185,984, by charging against it nees incurred in 
issuing the company's debenture stock, and also depreciation of 
patents, plant, &c., as shown in the accounts for 1900. e directors 
propose to retain the balance now remaining as a reserve against 
the value of the property. The depreciation for 1901 on plant, 
buildings and office furniture, amounting to £6,345, has been 
charged to appropriation account. During the last few months 
there has been a distinct improvement in the sales of aluminium, 
but, notwithstanding this, the company was not in a position 
to pay the debenture stock interest due on the let inst. The 
directors accordingly consulted the trustees of the debenture stock- 
holders, who sanctioned the above modifications for submission. 
With regard to carbide, there has since the end of 1901 been a 
considerable fall in the selling price, and the conditions under 
which it is being produced and sold are so unsatisfactory, tbat the 
directors are of opinion that unless more favourable arrangements 
can be made, the manufacture should be disoontinued on the expiry 
of tLe current contract next spring, even though much of the plant 
which has been specially provided for that purpose would thus 
become useless. The negotiations referred to in the last annual 
report, with a view to an arrangement between all the aluminium 
producers, resulted in an agreement being arrived at. It has, how- 
ever, since been disclosed that this company has nof, аз was 
intended, secured the full proportion of the aluminium business 
which belonged to it at the time the agreement was come to. 
Directly this became known to them, the directors took steps to 
obtain a rectification of the anomaly, and are firmly pressing the 
matter upon tbe parties interested. The directors regret to report 
the death of Mr. A. S. Bolton in December last. Mr. E. Ristori 
resigned the positions of director and managing director in May 
last. Mr. Frank Robinow and Mr. Henry Wolfenden have been 
elected directors of the company. Mr. Wolfenden's appointment 
will come up for confirmation at the annual meeting. Mr. Robinow, 
bavirg been elected in the place of Mr. Bolton, will retire by tota- 


tion, in conjunction with Mr. J. D. Bonner, and both offer them- 


selves for re-election. Mr. R W. Wallace, K.C., last month те 
signed the position of chairman, retaining a aeat at the 


Mr. J. D. Bonner has been elected chairman pro іє». 


board, and 
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А specialimeeting of the debenture stockholders of the above 
company, constituted by Trust Deed of November 30th, 1899, made 
between the company of the one part, and the Debenture Securities 
Investment Co., Ltd., and Mr. Peter A. M. Hoare as trustees of the 
other part, was held last Thursday at Winchester House for the 
purpose of considering the passing of a resolution aesenting to 
certain proposed modifications of the rights of the stockbolders 
against the company and its property, and to certain modifications 
of the Trust Deed which bad been proposed by the company, and 
wbich were sanctioned by the trustees of the Deed for submission 
to the stockholders, and empowering tbe trustees with a view of 
effecting such modifications to concur with the company in 
executing a supplemental Trust Deed. The principal objects of the 
proposed modifications were :— 


(1) To suspend for the period of two years from the date of the said supple- 
mental trust deed the operation of Clause 10 of the said trust deed dated 
November 30th, 1899, and to relieve the company from the obligations on its 

contained in auch clause for the same period; (2) To 8 the payment 
of all interest, including the interest now due on the debenture stock until 
November Ist, 1908, and to authorise the trustees of the said trust deed, if they 
in their sbsolute discretion think fit, to consent on behalf of all the holders of 
the debenture stock thereby secured to postpone the payment of interest for a 
further additional period of one year. The company to give to the debenture 
stockholders deferred interest warrants for all interest so postponed, to be 
repaid after the expiration of the said period of one or two years (as the case 
may be) out of the first funds of the company which tbe trustees in their 
absolute discretion consider available for the purpose; (8) To empower the 
company or the trustees to borrow and raise the sum of £10,000 and interest 
thereon at such rate as the trustees may approve upon the security of all or any 
of the assets of the company, and in priority to the existing debenture stock. 
All sums-of money во raised to be applied with the approval of the trustees; 
and, upon the sale of each ton of aluminium belonging to the company, and 
now deposited at warehouses, the sum of £50 shall be applied out of 
the proceeds of sale towards the reduction of the money so raised; 
(4) in consideration of the above modifications, the company to covenant with 
the trustees that, after the expiration of the said period of one year or two years 
(as the case may be), 25 per cent. of the net profits earned by the company in 
each year and available for dividend on the share capital of the company (after 
making all proper allowances for depreciation and other charges and allowances, 
and after payment of the interest on the debenture stock and the amounts due 
under the deferred interest warrants above referred to) shall be applied towards 
the redemption of the debenture stook in accordance with the provisions of the 
said trust deed, or in the purchase of debenture stock in the market. All stock 
so purchased to be purchased through the trustees and to be cancelled without 
power of re-issue; (5) to supplement and modify the powers of the trustees of 


the deed accordingly. 


Mr. J. Bonner (chairman), who presided, said he had been 
nominated to the chair not so much because he was the chairman of 
the company, but as he was the representative of a large holder of 
the debenture stock, viz., one-fifth of the issue. Beirg so largely 
interested, it was natural that gentleman had followed very closely 
the course of events, and he was satisfied that the concessions 
solicited were the minimum which would give the company any 
prospects of earning within a reasonable time the interest on the 
debenture stock. He need hardly tell them that the directors 
regretted very mach that they were under the necessity of having 
to vote for temporary accommodation for the company, but it was 
satisfactory to know that it was not a permanent sacrifice, and was 
only to enable the company to carry out in its entirety certain 
obligations it owed to them. As they were aware, the development 
of the aluminium trade in this country had proceeded very much 
more slowly than had been anticipated at the company's inception. 
He did not propose to enter upon the debateable grounds 
as to whether, if another policy had been pursued in 
the busíness of the company, that development might have been 
materially increased. He must say, however, that since certain 
changes had been effected in the board and the management of 
the company, there had been a marked improvement in the sales of 
the aluminium, and he might say that this year the sales would be 
nearly 40 per cent. more than last year. His colleagues and himself 
had every reason to hope that improvement would not only be 
maintained, but be progressive. For the first time that year, he 
was glad to say, a reduction bad been made in their accumulated 
stocks, owing to the sales of metal having exceeded the production 
and purchases. Among the different causes tbat had contributed to 
the position in which the company found themselves was the large 
lock-up of capital in connection with the Loch Leven water-power 
power scheme. During the past two years about £30,000 had been 
expended on the scheme, and he believed that water-power was the 
largest capable of development in this country, and, under the trust 
deed, that asset became part of the security of the debenture 
holders, though, of course, the £30,000 expended remained 
unproductive until ite development was proceeded with. Since the 
issue of the debenture stock the company had created an issue of 
preference shares, nearly the whole of which had been taken up by 
the junior classes of shares, who had in that way provided nearly 
£100,000 of capital ranking behind the debenture stock. Moreover, 
large loans of capital had been made to the company with a view 
of protecting the assets of the company. He mentioned those 
facts in order that they might see that the debenture holders had 
not been asked to give accommodation until the shareholders bad been 
called upon to make large sacrifices to retain their reversionary 
interests. It was thought by the directors that, owing to the extra- 
ordinary conditions under which the aluminium business was con- 
ducted, the policy they had now put forward was the best one in 
their interests. They could only bave a faint conception of tbe great 
anxiety the directors had had to endure owing to the circumstances 
of the company, and he would submit that they coald not reason- 
ably expect the directors to develop the business to the fullest 
extent while that anxiety rested over their hands. Referring to 
the balance-sheet of the company for last year, he said they would 
notice that their liabilities were £41,000, and the amount due to 
the company was only £17,000, a difference of £24,000. That gave 
them an ides of the extremely difficult position which had to be 
faced, especially as the company bad not to reduce its large 
stock of metal. At the end of last month their financial position, 


he was pleased to say, bad greatly improved, as the sales had 
greatly increased this autumn. Having regard to all the circum- 
stances of the case, he could assure them that it was most desirable 
tbat they should agree to the proposed modifications sub- 
mitted to them. The first of the modifications did not inter- 
fere with the security that was assigned to them. As regarded 
the second, һе would suggest that they would be well 
advised to have a little confidence in the trustees and 
the large holders of stock, who had looked well into the 
situation. The third modification provoked most opposition, and 
it was extraordinary that it should be so, especially as it was made 
in the interests of the stockholders. It was thought that it was 
proposed to borrow a sum which would always remain in front of 
the debenture stock. That was not the case, because the money had 
to be repaid to the extent of £50 for each ton of metal taken from 
the warehouses and sold, and, therefore, when 200 tons of metal 
had been sold, the debt would be wiped off. That contribution of 
£10,000 was important to tbe debenture holders if they wished to 
improve the position of the company, for it was necessary to con- 
duct the business under more favourable conditions. The fourth 
proposal was that after one or two years, 25 per cent. of the profits 
earned every year and available for dividend, should be applied 
towards the redemption of the debsnture stock. Perhaps this was 
rather a hard bargain for the trustees to enforce on the directors, 
but it would be of great advantage to the debenture holders, as it 
would preclude the possibility, when the company had turned the 
corner, of dividing the profits up to the hilt. He moved the follow- 
ing resolution :—" That the modifications of the Trust Deed, dated 
November 30th, 1899, as set forth in the draft Supplemental Trust 
Deed submitted to this meeting, be, and the same are hereby 
assented to, and the trustees are hereby authorised and directed to 
execute a supplemental deed in the terms of the said draft." 

Mr. E. CREwpson seconded the resolution. 

Some discussion then ensued, and Mr. Hoare moved the follow- 
ing amendment: — That this meeting be adjourned until Friday, 
November 21st, and that the company and the trustees be requested 
to consider, first, increasing the sum named in the clause of tbe 
notice from £10,000 to £15,000; secondly, interest to be attached 
to the deferred interest warrants of 5 per cent. per annum; and, 
thirdly, to increase the 25 per cent. in Clause 4 to 50 per cent. until 
the debenture stock has been reduced to £200,000." 

Mr. Cuas FLETCHER seconded this. 

The SgcRETARY of the Debenture Securities Co. pointed out that 
he had been approached by the directors of that company as 
the representatives of the debenture holders to raise the sum re- 
quired to £20,000. The directors of his company had, however, 
after a long discussion at a meeting which was held, together with 
the advice of a gentleman who had thoroughly investigated the 
affairs of the company, decided to sanction only the obligation of 
the debenture holders to the extent of £10,000. His directors were 
fully convinced that the company had turned the corner, and had a 
great chance of increasing its business, and it was believed in two 
years’ time that £10,000 would be paid off. He did not think it 
wise to put any fresh proposal before his board because the matter 
had been tboroughly thrashed out. 

Mr. Ho4RE remarked that after that statement he withdrew his 
amendment. 

The resolution was then put, and carried by 12 votes to 2. 


West India and Panama Telegraph Co. 


Мв. W. B. KiNGSFOBD, chairman, presided at Winchester House, 
Old Broad Street, E.C., on Wednesday over the fifty-first ordinary 
general meeting of the above compauy, and in moving the adoption 
of the report, referred to the fact that, owing to continued illness, 
Mr. W. 8. Andrews had felt compelled to resign his position as 
chairman, an office he had held since the death of Mr. Earl. He 
was pleased, however, to say that Mr. Andrews had consented to 
remain on tbe board. Mr. Von Chauvin had also consented t^ con- 
tinue to act as a director, and Mr. D. Le Rongetel had lately joined 
the board as the representative of the International Ocean Telegraph 
Co. With regard to the accounts, the receipts for the half-year 
showed a small decrease of £175, being £28,970, as against £29,145 
in the corresponding period. On the other hand, the expenses 
showed a slight increase, being £22,399, as compared with £21,277. 
There had been a slight decrease in the London office, and in the 
maintenance of landliner, and in the depreciation account of the 
(frappler, which, it would be remembered, was lost last May. But 
against these decreases there was a sum of £500, which the share- 
holders voted last May to the Groppler Relief Fund. There was 
also a loss of £197 in casb, which was their bank balance at 
Martinique, and £224 had been spent in the hire of sloops to cover 
interrupted sections, and there were some small items, making a 
total increase of £1,132. The final results worked out thus :—The 
receipts were £28,970 and the expenses £22,399, showing a profit 
of £6,571. This, added to the balance of £4,079 brougbt forward 
from the last account, with interest on investments of £2,516, made 
an available total of £13,166, out of which the directors recom- 
mended the payment of 6s. on account of the arrears of dividend on 
the first preference shares. This absorbed £10,369, leaving a 
balance of £2,797 188. 9d. to be carried forward. The Grappler was 
fully insured, and the underwriters bad paid up at once, and there 
was а resulting small surplus of £1,400. The loss of the Grappler, 
as a matter of course, released her depreciation acconnt, which at 
that time had a credit balance of £3,427, and this had been trana- 
ferred to general reserve. Shareholders would probably remember 
that last July they received a circular from the board, informing 
them that their appeal to the House of Lords had been dismissed in 
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favour of the Cuba Co. Owing to the timely provision made by 
the board, they bad practically covered what the Courts held was 
due to the Cuba Co. The difference between the amount they had 
to pay and the amount which they had set aside was only £3,175 
11s. 6d., and this had been taken from the general revenue account 
and utilised in a final settlement of all matters in dispute between 
the two companies. Having due regard to the disasters abroad and 
litigation at home, he ventured to think that the accounts for 
the half-year might fairly be considered not to be unsatisfac- 
tory. To take the place of the (rappler they had contracted 
with Messrs Napier & Miller, of Glasgow, to build a new 
ship to be delivered in the Thames in May. They would get not 
an ornamental, but a tboroughly good, strong and efficient ship. 
In the meantime they obtained the Newington, and it spoke well 
for Mr. Brown and the company that she was fitted up ready for 
the work she had to do in five weeks. Since then the Newington had 
been at the West Indies, and had repaired the duplicate Barbadoes 
cable for the original Grenada— Trinidad cable. The tug of war, 
however, began when they started to repair the Grenada— St. Lucia 
cable. The section was repaired, but within 48 hours it broke 
again. They then attempted to repair the St. Lucia -St. Vincent 
cable, but the work was interrupted by renewed volcanic disturb- 
ances, and the Newington had a very narrow escape of sharing the same 
fate as the Grappler. It would be absolute folly to continue repair- 

ing the St. Lucia— 8t. Vincent cable at present, and accordiogly they 
had suspended operationes, and must endeavour to possess their souls 
in patience until the return of a state of things less disturbed and 
perilous. It would be ungenerous if they did not recognise the 
excellent work of their cable and electrical staff under such unpre- 
cedented circumstances of combined difficulty and danger. 

Mr. Н. Horxxs seconded the motion. 

Several shareholders urged that the board should endeavour to 
arrange a conference with the Direct West India Telegraph Co. and 
the Cuban Co. to see if it was possible to arrange something which 
would benefit sbareholders in West India cable companies. 

The CHAIRMAN said he could only reply that they would take the 
matter into due consideration. 

The report was adopted. j 


Companies Struek off the Register. 


THE following is a list of electrical companies which have Jue been 
struck off the register :— 


Asenciation for the Protection of Telephone Subscribers, Ltd. 
Aurora Electric Lighting and Distribution Co., Ltd. 
Bournemouth, Poole and District Light Railways (Electric) Co., Ltd. 
British Carbide Manufacturing Co., Ltd. 

East Grinstead Electric Lighting Co., Ltd. 

Electrical Puritication Association, Ltd. 

Electric Cycle Syndicate, Ltd. 

Electrie Railway Omnibus Co., Ltd. 

Eleetrograph Syndicate, Ltd. 

Finchley District E lectric Traction Co., Ltd. 

Hermite International Electrical Sanitation Co., Ltd. 
Improved Patent Forced Draught Furnace Syndicate, Ltd. 
Kilduchevsky Mega Telephone Syndicate, Ltd. 

Madrid Street Tramway Co., Ltd. 

Portable Electric Lamp Co., Ltd. 

Telephone and Switchboard Syndicate, Ltd. 

Tyneside Electric Power Co., Ltd. 

Weymersch Electric Battery Syndicate, Ltd. 


Stock Exchange Notices, — The Committee has appointed 

a special settling day as under:— Wednesday, December 3rd.— 
British Insulated and Helsby Cables, Ltd.—Further issue of 
£250,000 44 per cent. first mortgage debenture stock, and has also 
ordered same to be quoted in the Official List. 


Blackheath and Greenwich District Electric Licht 
Co., Ltd.—The issue of 50,000 7 per cent. cumulative Preference 
shares to the holders of this company's ordinary shares and deben- 
ture stock was largely over-subscribed, and letters of allotment and 
of regret (to non-holders who have applied) have been posted. 


Cape Electric Tramways, Utd.—The directors have 


declared a dividend of 3 per cent., payable after the receipt of 
transfer returns from South Africa. 


Dorman, Long & Co.—The directors have declared a 


final dividend of 33 per cent., making, with the interim dividend, 
6 per cent. for the year. 


STOCES AND SHARES. 


: Wednesday Evening. 

ANOTHER vigorous shake-out in the Kaffir market has sent a corre- 
sponding dulness through most of the departments of the Stock 
Exchange, from Consols downwards, and the only spot which 
escaped the influence of the collapse was the bome railway section. 
In the latter a revival of public interest has been quickened by 
reason of the good receipts now being secured by nearly all the 
lines. Electric railway stocks, buoyant a few weeks ago, at a time 
when depression ruled in the steam department, are somewhat 


langourous now that the public has turned its attention to the older. 


issues. A number of new issues by companies in the electrical 
supply and manufacturing lists are a feature of interest. Telegraph 


stocks remain somewhat supine, but telephone issues continue their 
quiet appreciation, and there is little stock on offer in the market. 

The renewed controversy over the Corporation contract has 
brought about а fall of 108. in City of London Electric Lighting 
Preference shares, which are down to 13%. Charing Cross des- 
criptions have not changed, notwithstanding some startling figures 
adduced by Mr. A. C. Morton at last week's meeting of the 
City Corporation. Westminsters are a dull market, and although 
the lighting department should now begin to reflect in its rising 
prices the dark days of winter, the general list is decidedly 
featureless. South London Electric are harder, and it is believed 
that the shares have commanded attention by reason of the South 
London Tramways contract. Rumours are current with regard to 
a new issue of Preference shares by a very well-known Supply Co., 
but the promoters are hedging the details with all kinds of pro- 
hibitions in regard to publication of the company's name. But, 
perhaps, 52 may inot be far off the issue price of the shares 
when they appear. 

Blackheath and Greenwich new Preference are a good market, 
and al ady command a premium of about half-a-crown over the 
issue price of 4 guinea. It is understood that the company is now 
doing very much better, and the Ordinary shares have risen |, 
whilst the Debenture stock is up a couple of pointe. In view of 
the valuable privileges which this st.ck possesses in the shape of 
the right to convert it into Preference shares, it looks cheap at 
anything under 115, and will probably go to 120. The difficulty is, 
however, to secure any of it in the neighbourhood of the present 
quoted price of 110. 

While triumphant success crowned the Blackheath issue, the 
British Electric Traction's offer of new Preference shares at 12 
was received with a good deal of indifference on the public's part. 
It was remarked last week that there was not much to go for 
frora the point of view of the stag,” and the fact that no premium 
has been established on the shares is sufficient commentary. The 
old Preference themselves are only 17, and the Ordinary 
have relapsed 4 this week, a few sales of these having been 
effected by some of the shareholders who wanted to apply 
for the new Preference. Moreover, there are others who 
do not much care for the way in which the capital of the company 
is being increased. British Westinghouse Ordinary are a good 
market at 7.5;, and the Preference at 61, the company having 
secured the contract for the instalment of the New Clyde Valley 
Electrical Power undertaking, which is about to commence орега- 
tions on а scale of some magnitude along the Clyde Valley. There 
is no change to report in the London United Tramways issues, and 
the company's long Parliamentary notice has very little interest fur 
the market. 

Electric railway stocks, as already mentioned, are inclined to be 
dormant, the attitude of the various conflicting powers inducing 
caution on the part of the Central London and City and South 
London supporters. City Ordinary stock, it may be observed, is 
now quoted at & 1 per cent. margin between the higher and lower 
prices, a closing of the quotation such as we are always glad to 
welcome. With the public in a favourable mood towards Home 
Railway stocks, but little has been said in the Stock Exchange in 
reference to the threatened competition by electric traction in 
Lancashire whereby even the goods traffic of the steam lines is 
threatened by the more modern electric system. The Hove Town 
Council is seeking powers for running electric tramways in its 
borough; another little snub for the British Electric Traction Co., 
which ie said to have had designs upon the trams of the quaint old 
port. Both the Brighton and the Great Eastern Railways are 
seeking electrical powers from Parliament. 

Chili Telephone shares are j better, and so are United River 
Plates. Another rise of a point has occurred in National Telephone 
Deferred stock, with wbich the market is none too freely supplied. 
Incidentally, it is interesting to note that the telephone between 
Rome and Paris is expected to be ready for service next month—& 
preliminary step, no doubt, to an extension to our own metropolis, 
which is, of course, already connected to the gay city. Monte 
Video Telephone shares of both classes are now er dividend, but no 
change bas taken place in the quotations. 

Beyond а further addition to the prices of Weet India and 
Panama first Preference and Indo-European shares, the telegraph 
market is almost immobile. As showing the greater confidence of 
investors in these stocks, it is worthy of notice that all the talk 
about the new Pacific cable has failed to depress prices in the 
Eastern group. The Eastern Extension Co.'s new cable ships, now 
finishing on the Tyne, will soon be able to start their work of 
laying a cable between the islands of Borneo and Cellebes for the 
Dutch Government, but the shares bave receded j on the week. 
Marconi shares keep about. 33, despite the -amusing (to outsiders) 
stories which are sent from the United States Lu AE to Bignor 
Магоопі'в: financial See, 
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SHARE LIST OF ELECTRICAL COMPANIES. 


TELEGRAPH AND TELEPHONE COMPANIES. 


Btock | : ; Business done 
ы Closing Closing "n 
Present NAME. HAT Pd. for the last Quotations Quotations к 119 
Issue. ате пес уенын, Nov. 12th. Nov. 19th. 1902. 
+ | . 
1899. 1900. | 1901. | Highest Lowest. 
67,100 African Direct Telegraph, 4% Debs. е5 - at - ..| 100 с 2 e 98 —102 98 —102 ZEN 
95.000 Amazon Telegraph Co." s shares, Nos. 1 to 25,000 $5 is s 10 M , 24 34— 13 3i— 4i |o 
119,700! Do. do. ол Dens., Nos. 1 to 1, 250 Rede. 100 Э, ; 70 — 80 70 — 80 s 
78,810 | Anglo-American Telegraph i E m = s .. | Stock 7376 32% 613. 19— 82 49 — 59 | 7 
8,105,580 | Do. do. do. 6% Pref. we ae . | Stock 6 , 6 | OY 93 — 95 93 — Me 95 933 
3,105,580 Do. do. do. Deferred e we 5. Stock 4178. 58. % 25 в 9 Hi— 9 ME Bd 
4,000 Chili Telephone, Nos. 1 to 4,000... we .. .. s.n 5 „% | 5% | 5% 31— 41 1— 44 da, 4 
13333,3008 | Commercial Cable 0.1810 |8% | 895 | 895 | 178 185 и 1 | | 
1,511,209 Do. do. Sterling 500 bear 4 * Deb. Stock Red. ..... | Stock » | 94 — 96 94 — 96 96 954 
16,000 ' Cuba Telegraph . BN ЛО 795 | 44% | 4% 5— 6 5 — 6 | 
6,000 Ро. 10 % /, Pref. T - “> Е 2s ix 10 “3 л : 123-— 134 1245 — 13 
12,931 | Direct Spanish Telegraph ao a а 5 4 96 4 96 4% 21— 34 2} — 31 
6,00 Do. do. 10% Cum. Реб 5 " М . 7 — 8 7— 8 
60,7101 | Direct United States Cable. 20 34% 83% 33% 104— 11 104— 11 1 
96.800 | Direct West India Cable, 43% Reg. Deb., within Nos. 1 to 1,200, Red. 100 L = E 100 —108 99 —102 1004 
4,000,000 | Eastern Telegraph, Ord. Stock А Stock 7 96 7 96 7 96 124 —129 194 — 129 126 124 
1.955,565 Do. 31 % Pref. Stock E al. rien | 100 2 ON д! нә — 92 49 — 92 9 n9 
1.531.645 Do. 4% “Mort. Deb. Stock Red. m .. | Stock s - A 104 —107 104 —107 1064 104; 
300,000 | Eastern Extension, Australasia, and China Telegraph v - 10 7 95 1% 7% 12 — 123 112— 121 12} 1114 
$20,000! Do. 4 % Deb. Stock Stock a n. 8 107 —110 107 —110 ai 
300,000 | Eastern & South African Tele., 4% Mt. Db., Nos. 1 to 3, 000, red. 1909 | 100 51 ae 99 —102 99 —102 
200,0002 Do. do. 44, Reg. Mort. Debs. (Mauritius Bub. ) 1 to 8,000 25 zx - - 99 —102 % 99 —102 T - 
0,27 | Globe Telegraph pd Tnt. О v 10 54% 34% | 54% 94— 10, s n. i ү 
| е : BE. “ДӘЛ эш чч e к 3 13i— 13 3ł— 18; : 35, 
150,000 | Great Northern Telegraph, o Copenhagen 10 1243" 15 % |15% 27 — 28 2 — 280 zi " 
cv 
70,000 Halifax and Bermudas Cable, 43 „ Ist Mort. uc Nos. | 100 Е 100 —103 100 —103 | 
17,000 Indo. European Telegraph  . Bh. dem. "ges 25 10% 10% | 10% 34 — 42 39 — 43 gsi | 
100, 000“ London Platino-Brazilian Telegraph, 6 95 Debs. - ss ES 100 "E 101 —105 101 —105 Я 
72,680 | Montevideo Telephone, Ltd., pu Nos. 1 to 72,080 . s E: 1 24%, - - — 3 1— ¿xd 
16,492 do. 0% Pref., Nos. 1 to dad 492 " 1 5 € 2x 2 1— 1 1 xd 
1,983,333 National Telephone, Pref. Stock T ри ..| 100 5 % 5 % 5% 92 — 94 92 — 94 931 024 
1,966.667 Do. do. Def. Stock А; m ue ^ <... | 100 i 60 61 xd 58 — 60 61 — 63 604 5S} 
15,000 Do. do 6x ^5 Cum. Ist Pref. .. pd MT m р 10 6 % 6% 6 5 124— 134 124— 134 EM : 
15.000 Do. do к Cum. 2nd Pret. М 10 6% | 6% | 6% 114— 12i 11i-- 124 8 zs 
. 250,000 Do. do „ Non-cum. 8rd. Pref., 1 to 250, 000 9 . 5 5 % 5 ià— 538 i&4— 5l T x 
2,000, 0001 Do. do. 3i E Deb. Stock Red. ... | Stock э | B45, | 84% 95 — 98 95 — 98 06: 95 
600.000 Do. do. 4% Deb. Stock Red. m .. | 100 аз 4 10 101 —105 10] —105 102} : 
171,504 | Oriental Telephone and Elec. Nos. 1 to 171,504, fully paid. 1 5% | 6% | 6% 1 i- 1 е 
100,000! Pacific and European Tel., 4 % Guar. Debs., 1 to 1,000 = ang 100 s і ы 99 —102 99 —102 Et us 
11,99 | Reuter’s betae. ' wur vei! Qu Шо a 8 5% | 5% | 5% 64— 74 65— Th | 
3,303 | Submarine Cables Trust ё A Cert is à T 110 —120° 110 —120 | 
68,000 ' United River Plate Telephone . "i 5 T% |7% que 1}— 51 5— 5k | 5} 
40,000 Do. do. A C um. Pref., Nos. 1 to 40, 00 .. 5 boe | S gs 11— 5 11— 5 | 
179.9471 | Do. do. Н a Debs. .. ..2 | Stock | P. : 102° —105 102 105 | 
15.609 | West African Telegraph, Shares «x 10 | ses US ox ix 3 — 4 3 — 4 Я 
30,008. | West Coast of America, Nos. 1 to 30,000 and 58,001 to 58,008 . 24 a | к ba 0 i о— А TD 
150.000 Do. do. 4% Deba., 1 to 1.500 guar. by Braz. sub. Tel. 100 | |. $ 9101 но 
207,990 | Western Telegraph, Ltd., Nos. 1 to 20. % M „„ Dodo T% 7% | 7X | 1—12 ni-12 i? | lia 
75,0001 Do. do. 5 % Debs. 2nd series, 1906 Re^ Cum, wee 100 E к 102 —105 102° —105 1014 iy 
400,000 Do. do. 4% Deb. Stock Red. we wee | 100 » 5 Y 99 —102 yy —102 ME 
$4,321 | West India and Panama Telegraph. “5 vd 10 B % iad in u 11 | 
"763 Do. do. do. 6% Cum. lat Pref. 1 IJ 0 d E 11— 51 „„ "e Uer 
4,669 | Do. do. do. 6 €, Cum. 2nd Pref. "LAN 10 | п 45 5 3 — 4 E E 
40,0001; Ро. do. do. 5 % Debe, Хов. I to 1, 0 100 io d 100 —103 100 103 | 
i ' | ! 
ELECTRICAL RAILWAY, MANUFACTURING AND INDUSTRIAL COMPANIES. 
cn tele ж 4 dk т i - 
| | | 
20.000 British Aluminium 7% Cum. Pref. .. Р О 540 3 — 4 9 — 4 m " 
bes | ue. Te do. а 5% Ist Mort. Deb. Stock Red. | Stock | Y 75 — 80 75 — 80 M AN 
А ritis ectric raction A Я 10 8 ‘ 122— 13 21— 12: У 2 
100,000 ; Do. do. 6% Cum. Pref. .. 10 E "m | s 12— E Tes 11 12 T 
600.0001 | Do. do. 5 % Perpetual Debenture Stock Stock ka M z 124 —127 123 --128 125i 124 
100,000 British Insulated Wire Or dii os ; 5 20%, 159% 10% 74- R 7| - 8 - ix 
100,000 Do. do. 6 % Cum. Pref, 5 i ni— 6 54— 6 | 
50.00 | Рао. do. 44°”, Ist Mort. Deb. Red.. 100 | S Ж 108 —106 103 — 106 » 
005000 *Browett, Lindley & Co. (1899), Ord. ХА £l La x M 135. to 158. 13s. to 15s. 0139 ; 
50.00 ,* Do. do. 6% Cum. Prell. £l „ E 10.6 to 17s. 16,6 to 179. | 166 | 
105.731 Brush Electrical Engineering, Ord., 1 to 105,731 .. : 8 - 2 55%, 5% Nil i 1} i-- 12 ae ail 
150,000 Do. do. Non-cum. 6 % Pref.  .. in К 2 6 5 6% rr 1-- 1 1— 1 
125.0001 Do. do. 44 % Perp. Deb. Stock ... | Stock be gee ae 10 108 100 - 103 
125.0001 Do. do. 44 J, Perp. 2nd Deb. Stock 95 .. | Stock . с . 94 — 99 93 — 98 К 
35,000 | Callender's Cable Construction shares m is is vs 5 1595 1% ' 20% 15 — 16 144 — 154 e vs 
40.000 Do. do. do. 5% Cum. Pref. E 5 Us 5i— 51— 64 52 2 
90.000 / Do. do. do. 44 % Ist Mort. Deb. Stock Red. | Stock E, 100 —113 109 —113 = p 
1,560,014 | Central London Railway, Ord. Stock ии" Stock 2i | 4% 106 —109 | 106 — 109 108 107 
191,093 Do. do. 4 % Pref. Stock. Stock zt t | 49, 106 —109 106 —109 
491.003 Do. do. Def. do. Stock |. . 4% 106 —109 106 —109 107; | 1074 
1,330,000 City and South London Railway А Stock 120 134% | 2% 75 — Tl 76 — 77 78 761 
55,000 (шр & Co., Nos. 1 to 85,000 х 8 | 717 c % TRS 21— 27 21— 4d | 2: 28 
1 о. 5% Ist Mort, Reg. Dehs., 1 to 900 of £100, and j i 
00.000 VVV»“ö;f oe | » "P 101 —106 % 101 сЕ % " 
99,261 | Edison & Swan United Elec. Light, A ” shares, £3 paid, 1 to 99,261 Be 16% ^ Z% - à— 3 à 
17,139 Do. do. н А '" shares, 01--017,139 . . 5 6 23% А 14 — 24 1— 24 - 
314.023 / Do. do. 4 % Deb. Stock Red. 100 е d І 74 — 78 Wade  — 0 0, 
100,0001 Do. do. 5 &. 2nd Deb, Stock Prov. Certs. all pi. 100 M | 77 2 77 — к . ott 
112,100 Electric Construction, 1 to 112, 100 А 2 6% 6 6 * 14А — 2 l4- 2 zs Jd 
31,390 Do. do. 7% Cum. Pref., 1 to 31, 390 d 2 2 . © 21.. 21 21— 23 | TL OAM 
182.500 Do. do. 4 9 Perp. 1st Mort. Deb. Stock Stock ga ad ‚2. 09 - 102 99 —-102" 101 100 
25,000 | General Electric Co. (1900), 5 *5. Cum. Pref. ks А 10 Р 5 4 5 % 10 — 104 10 —- 104 „ 
200,000 | Ро. do. 4% Mort. Deb. Stock — .. е 5 9) —102 4% 102 i .. 
35,000 | Henley’s (W. T.) Telegraph Works, Ога, d as 5 115% 20% W% 164 - 174 1641— 174 171 17 
35,000 Do. do. c Pror a 5 0 44% 44% 1 fi - 54 - BE 57 | | 
48,050 Do. do. Mort. Deb. Stock Stock. d m x 100 113' 100 113 112 | 
„50.000 | India-Rubber, Gutta-Percha & Telegraph Works ae | 0 1009 10 H . 204 -- 214 204— 91 214 207 
300,000; Do. do. do. 4 % Ist Mort. Deb. | 100 Е bi * 99 —102" 100 — 103 
357.500 Liverpool Overhead Railway, Ord. . ie ee ix es 10 Зу 3145 + 14% оф 51 415 — Бү y Е 
10,000 + Do. do. Pref. £10 paid 10 | 5% ^ P 92 — 10 i 10d. и | 
7.500 Parker (Thomas), Ltd., Ord., Nos. 1 to 7,500 10  , T : 144— 154 114- 154 » 
„ |§Rosling & Fynn 6 % Cum. Pref. #1 "-—— E 19,0 to 20,0 25 " 
87.350 | Telegraph Construction and Maintenance. . 12 15% 174% ,209, | 37 — 40 37 — 40 394 
150,0001 Do. 4% Deb. Bds., Nos. 1 to 1,500 Red. 1909 | 100 e c Ji 102 —105 102 —105 ur 
540,000. | Waterloo & City Railway, Ord. Stock ы: x (10 !/39, 3% |83% 93 — 96 93 — 96 91 


| 
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t Unless otherwise stated all shares are fully paid. 
q From Manchester Share List. 


t Quotations on Liverpool Stock Exchange. 
E Fr rom Bradford Share List. 


LATEST PROCURABLE QUOTATIONS or SECURITIES NOT OFFICIALLY QUOTED. 
Consolidated 7 clepnene i and Maintenance, nnz i "ив ака, and Hyde Electric 2101 pd.), Ord., 18—14. 


National Eleotric Free Wiring, à— 1 (£10 pd.), 10—Ы. 
Bank rate of discount 4 per cent. (October 2nd, 1902). 
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SHARE LIST OF ELECTRICAL COMPANIES (continucd).—ELECTRICITY SUPPLY COMPANIES. 


issue. NAME. 

100,000 | Blackheath and Greenwich pee Electric Light, Ord... 

100,000 Do. Ist Deb. Stock, Prov. Certs. 
20,000 | Brompton & Kensington Electrie Light Sup., Ord., 1 to 20,000 
20,000 Do. do. 1% ‘Cum. Pref. 
50,000 | Charing Cross and Strand Electricity Supply 
70,000 Do. do. do. 4 %, Cum. Pref. 
40,000 Do do. City Undertaking " 4x Cum. Pine 

250,000 do. 4% Deb. Stock Red. 

44,486 |*Chelsea 2 Electricity Supply, Ога. . 

150,000: Do. do. «X Deb. Stock Red. 

70,595 | City of Tendon Electric Lighting, Ord. 40 ,001—110, 596 
40,000 6 % Cum. Pref., 1 to 40,000 ; 

400,000} Do. 5 X, Deb. Stock, Scrip. (iss. at 115) all paid . 

300,000 Do. 44% 2nd Deb. Stock, Prov. Certs., all paid 
40,000 ' County of London & Pros Prov. Electric Lighting, Ord. 1— 40, 000. . 
20,000 Do. do. 6 % Pref., 40, 001—60, 000. . 

400,000! Do. do: 44% Deb. 8tock, Prov. Certs. (all paid) Red 

.50,000 | Edmundson's Electric Corporation, 019; Shares E 
30,000 Do. do. 6 % Cum. Pref. .. 

140,000 Do. do. 44% 1st Mort. Deb. Stock 
21,000 | Kensington and Knightsbridge age, Ord. .. 

90,000 Do. do. do. 4% Debenture Btock 

110,000 ondon Electric Supply Corporation, Limited, Ord. .. я 
49,840 Do. do. do. 6 % Pref 

250,0001 Do. do. do. 4 % lst Mort. Deb. Stock Red 

100,000 Metropolitan Electric Supply, 1 to 100,000 . : 

220,000! Do. do. 3105 1st Mort. Deb. Stock ^ 

250,0001 D. do. 34% Mort. Deb. Stock Red 
10,852 | Notting Hill Electric Lighting > -— 
40,000 | St. James' and Pall Mall Electric Light, Ord. ра 
20,000 Do. do. do. 7 % Pref. 20,081 to 40,080 

150,000! Do. do. do. 84% D Deb. Stock Red 
12,000 Smithfield Markets Electric Supply, Ord. 

50,0001 Do. do. 4% Deb. 

65,000 | South London Electricity Supply, Ord. 

80,000 | Urban Electric Supply, Ord., £4 
30,000 Do. do. 5 % Cum. Pref., £4 pd. 

110,000 Westminster Electric Supply, Ord. 

28,141 Do. do. 5 9, Cum. Pref. 


* Subject to Founders Shares. 


Closing Closin 
Dividends for the g 
or Quotations Quotations 
Share last three years. Nov. 12th. Nov. 19th. | Nov. jon. 1% 
1 1899. | 1900. 1901. EA 5 Highest. Lowest 
100 i 5 106 -1 uos! s 
5 6% | 6% | 8% 1 1 101— 1 em i V 
5 М = ч 1 1 1 "n 
5 9% | 9% |10% — 9.— N | 
7.5 T4 nm PE 
100 gi д m 105 —107 105 —107 106 | 106 
5 6% 53% | 4% Ў 
Btock E E QR 109 —112 109 —119 ни fs 
10 4% | 0% ! 5% 10 — 11 10 — 1t 10 . 
10 6% | 6%: .. 184— 144 18 — 14 » 
К ial ТА 2 193 —128 198 —128 OT E 
100 .. а 104 —107 104 —107 106 | | 
10 4% | 4% | 4% И Е 
10 6 0 6 W — . 11 12 1 19) с 7 
X Di ba 8 109 —112 109 —112 Ы * 
5 6% 1% 1% A = б — d T 
100 S e . 107 —110 107 —110 x | a 
5 11% 12 % | 10% 10 — 11 10 — 11 
Stock Dx i <i 101 —104 101 —104 PS 
5 ; T: P 4 51 4 d 51 5 
1 | Stock „ n ү, 96 — 98 | 
1 1 es 
B 6. 6 8 110 —115 110 —115 is 
Stock РЧ М 99 —102 99 —102 i 
10 M E % 155 T — 15 14 — 15 РО sh 
УА 4 1 144— 1 11 
5 1474 T$ | &- 9 af 85 4 
100 К E E 9 10 98 = ah » | At 
S 1 5 
€ | en E | ао | з 
2 8— BA | 
5 : X tee — 4 3.— 9 1% ! 
5 i ES а 4 4 4 
6 |183% 104% 104% 114—1 11 — 12 1! 
5 tel iv 6 | 6 — 6) 


; Unless otherwise stated all shares 


are fully paid. 


CHEMICALS, &c. 


a Acid, үө моле 

a „ Nitric. , 

a „ Oxalic. 

d „ Sulphuric 

a Ammoniac, Sal 

a 5 Muriate (crystal) 


s Bleaching powder . 
a Bisulphide of Carbon 
a Borax. к 
a Bensole је %,) 23 
а Т 50/90 o a. 
a Copper Sulphate 
a Lead, Nitrate * 
„ White Sugar 
„ Peroxide 
Methylated Spirit 
Naphtha. Solvent (90% at 160° C. 
Potash, Bichromate, in casks .. 
» Caustic (15/8090). : 
г Bisulphate ; 
Shellac А 
Sulphate of Magnesia pu 
Sulphur, Sublimed Flowers 
js 5 : 


Soda. Са (white 10 %) 


» Crysta 
„ Bichromate, ‘casks. . 


METALS, &c. 


RPSRSRBARRKRRAQARRARKA 


b Aluminium Ingots, in ton lots .. 
b 55 Wire, in ton lots. 
b ss Sheet, in ton lots .. 
p Babbitt's metal ingota 


c Brass (rolled metal 2" to 12") basis 
c „ Tube (brazed) ni 

£^ 3 » (solid drawn).. 

c „ Wire, basis.. 


: Copper Tubes (brazed) 
„ (solid drawn) 
й Соррег Bars (best selected 


MARKET QUOTATIONS, Wednesday, November 19th. 


: This week. 


Quotations 
supplied by 


Company. 


Blackburn Co 
Blac Í and 
Bristol Trys. & Car. Co. 
British Elec. Trac. Со. :— 
5 
Dudley Stourbridge. . ; 


n 14 


Gate 
Gravesend—Northtleet 
Greenock—Pt. Онон 
Hartlepool А 
Kidderminster . ae 
Merthyr . 
Middleton es 
Oldham—Ashton 
Poole 
Po 

Rothesay.. 


ee . 


ee 


22424222422 


lees 
| 


жжтж OE 
о о 


a Messrs. О. Boor & Co. 
b The British Aluminium Co., Ltd. 

c Messrs. Thos. Bolton & Sons., Ltd. 
d Messrs. F. Wiggins & Sons. 

e Messrs. Frederick Smith & Co. 


-Last week. Inc. or Dec.: 


METALS, &o. (continued). 


This week. | Last week. |Inc. or Dec. 


per cwt. 5 / 5/- g Copper Sheet .. рег ton £61 £67 
рег смі. 227- 22/- 0 „ Боа. .. per ton £67 | 467 | 
рег cwt. 327. 32;- | e „ (Electrolytic) Bars .. per ton £65 465 | 
per ewt. E E | € n " Sheets .. per ton 274 274 
per cwt. 2, 27 | e T ; to 
per ton £33 10 £33 10 TON » H.C. Wire per Ib. 710. TH. 
per ton £930 £30 i f Ebonite Rod РЙ .. per lb. /- l- | 
per ton #4 10 £4 10 | is Sheet per Ib 5/- 5/- 
рет (оп £15 415 n German Silver Wire per lb. 1/44 144 | 
per ton £3 , £18 - h Gutta-percha fine . » per Ib 8/- B/- | 
per gal. 77. 11:29) h India-rubber, Para fine .. per lb. 8/2to 8/5 | 8/2to 3/5 
per gal. 5:6 5/6 4 Iron, Charcoal Sheets per ton ' £18 | £18 E 
per ton £19 | £19 í ,, Pig (Cleveland warrants) per ton 50/8 | 50/11 Da. dec. 
od en | 731 I : ^ киш: 5 to size per ton From £11 Д £u | а 
j , , oe r .' ee 
per ton £m 10 £77 10 i „ Wire, galvanised No. 8. per ton 29 15 £9 15 ; с 
r gal. 
PEE gal. 5/6 5/6 g Lead, English Ingot per ton | i 2 ав ' 0 M | 2s. 6d. inc. 
per Ib. т ud. 8d. . т - Sheet per ton £19 £18 
per ton £24 і £24 | m Manganin Wire No. 98 . per lb. 8/- 8/- 
per ton £35 £35 9 Mercury per bot £8 15 48 15 
per ewt. 190% 130% | d Mica (in original cases) small . per lb. 3d. to 9d. | 8d. to 9d. | 
ber ten 26 — 205 pn A rea Per]. 4 0 78 | 33197. 
| | з rge .. ud 
per же ж к ‚р Phosphor Bronze, БАШ Сазык вч lb. 114. AU 11 Е to 1/2 
per ton 55 : р i ro bars & rods per lb. I/ to 1/8 I/ to 18 
per ton E a a | P ainan ‘i спреш рег Ib. Prom 1/2 | Ero 1/2 ` 
| i : И 2. 
per lb. 24d 22d. p Silicium Bronze Wire ber lb. ! 9d. to 1/- , 9d. to 1/- : 
| + Stee., Magnet, pid g to desc' p n per ton £58 £58 vs 
| 4 » " n bars ih From £15 | to £40 | os 
per ton £148 £148 90 Tin, Block .. per ton i 1 15 | о | £4 dec. 
per ton £221 £924 | Д » Foil .. per Ib. 1/6 1/6 
per ton £191 £191 | » Wire, Nos. 1 to 16 per lb. 1/64 1/64 
per ton 440 to 4180 £40 to £130 р White Anti-friction Metals— 
per lb. d. at i " White Ant” brand per ton , £36 to £60 | £36 io тай 
per lb. Rid. Rid. | j Yarns,2/10s Grey Cotton, on sp s per lb. 7. | 
per Ib. 63d 67d. j „ G lea. Flax. per Ib. d. ' ; 
per lb. Id. 6 0. j „ 3 ply 10 Ibs. Russian per lv. 114d. Ні. 
per lb. sid. е j » 10 lbs. Russian, single .. per lb. 484. : 
per lv. 9d. A | „ 180 Ibe. Jute rove per ton £11 11 211 11 
per ton | £67 £67 | i k Zinc, Sh't (Vieille Montagne bnd. ) per ton £23 £923 | 
f Indis-Rubber, а 5 and Teleg. Works Е k Mesura; Morris Ashby, Limited. 
: 9 Messrs. James akspeare. [Co., Ltd. ; m Messrs, W. T. Gl & Co., Ltd. 
Quotations < } Messrs. Edward Till & Co. "Quotations J u Messrs. P. Ormiston & Bons. 
pp Y | i Messrs. Bolling & Lowe. | supplied by | 5 Messrs, Johnson, Matthey & Co., Ltd. 
j Mess Walter H. rip dua Ltd. p The Phosphor Bronze Company ‘Ltd. 
| TRAFFIC RECEIPTS. 
Receipts for Miles MEN | Rec ipts for Е Miles 
RE ов 5535500 Company. нее. — — —ͤ— Же 
Am' nt. Ino. or Aron Ino. or This Last i N ending les or | | Ino. or TUE ben 
e | dec. * m $. dec. Ф year. year. 8. . Am'n t. Am' nt. | * |year 
CCC зы ы ORDRE CRINE r sone oe eae Ste „ i 
* | | 3 | | d | 
| 4 2 2 B. E. T. Co. (continued)— £ £ £ £ | 
Та | + 3!: 28057 | + 8.741 12 | 184 6 Bouthpos . Nov. 1 97 | +121 11,635 + 4,137 
200 , + 56, 19,98| — 200 7 7 © South Staffordshire. . » 7, 77 | + 57 pe 313 | 
4,900 | +4801 — 22 m P. Bwansea.. .. | s 7| 438 | + 40| ара: + LE) f | 
= &unton.. : — — = 
497 | + BA | 19381 | + 1181| 5 | 5. 88 Tynemouth |. „ 7| AL [+ 46| 135,47. + 1,887 91, 8 
775 +177 | 33.794 | + 4.12 182 | 183 ©"! Weston-super- Mare. „ 5 45 — SE " 
1 +38 8% + 6,547 | 1 Wolverhampton Ош. „ T| 880 | +585 9,513 | + 6.180, 108 | M 
== ' — oe: London Railway „ 15 7,868 | +549 181,645 | 4 19, 
495 +212 22 522 7 18,0 75 | 7 City end 8. А 10,211 6| € 
242 | + 91 11,412 + 1,120 1 Conn ts Е ЕЕ с. 
JT | + 16 6,613 16 4 Dover Corporation „ 15| 182 | + 0 10185 T  71| 8 4 
172 8, — 1.69 8 | 8 Dublin U | n» 14| 4,803 | +270 | 91591; + 2,555 | 46 4 
TENE ‚Т1 РЕ ві > 8 East a ways ..| , 15 402 159 B ER. + 1112 Р. 48 
181 1250 11,725 | 7 : Kk: 2j E 8 Liverpool Overhead Ву. " 16 po 71 81,188 | — '988 К e 
з ewoastie eo 15 016 m т 
48 + 17 1,781) + = p а Sunderland oun D » 16 | 10 + Б 80,736 + 2,768; 1 lit 
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WIBRITIEH ASSOCIATION, BELFAST, 19C2. 


RECENT PROGRESS IN LARGE GAS ENGINES. 
By HERBTRT A. HoMrunky, M. I. Mech. E., A. M. I. OC. E., M. I. E. E. 
(Abstract of Paper read before Section G, September 11th.) 


(Concluded from page 839.) 


Fid. 14 shows the interior view of the Diidelingen power-house. 
The nearest engines are 600 H.P. each, and the two sets at the far 


end are 1,000 H. P. cach. 
A The Deutz Co. have other engines driving alternators in parallel 


at Romanshorn, Switzerland. 


№ The double-acting Körting engines, as recently perfected, will 


doubtless be largely used for driving alternators in parallel. In the 
meantime, fig. 15 shows half of the Julienhütte station, with three 
Korting twin-cylinder single-acting 300 H.P. gas engine sets, the 
alternators being supplied by the same makers. These three-phase 
alternators have 40 poles, and their speed is 140 revolutions per 
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minute, the frequency being 163. The angular cyclic variation 
calculated in degrees for a bipolar system is 3°8°, and the 
weight of the rotating parts multiplied by the square of the 
diameter of gyration is 325,000 kgm.? The photograph is taken 
from the centre of the station, and the small direct-current 50 H P. 
set in the foreground is for separately exciting the alternators. A 
motor-generator ia also seen, comprising a 50-H.P. asynchronous 
motor, coupled to a 33-xw. direct-current dynamo. The parallel 
running is particularly good in this station; the load is principally 
Asynchronous motors; but three synchronous motor-generators for 
converting to direct-current are being added. Two 1, 000-H. p. units 
will soon be ready for working at this station. 


Korting Bros. have also furnished gas-driven alternator sets to 
the Mansfelder Kupferschiefer bauenden Gewerkschaft at Eisleben, 
and to the Markircher Berg und Hiittenverein at Markirchen in 
Elsass; and both these firms testify to the perfectly satisfactory 
parallel running of their alternators. 

A double tandem 600-н.р. Cockerill engine, with four single- 
acting cylinders, coupled to a 450-kw. three-phase generator, is 
working in parallel with two steam-driven generators. The speed 
i$ 150 revolutions per minute, and the frequency 25 cycles per 
second. The plant is installed at Kladno Steel Works, in Bohemia, 
and the engine was made by Breitfeld, Danek & Co., of Prague. 
The cyclic variation is 388, with a fly-wheel 18 ft. diameter, and 
weighing 28 tons. It is most interesting to note that, in the first 
place, only one-half of the complete engine was delivered and set 


to work; and although under these circumstances the cyclic varia- 
tion was as much ав 136, yet the generator thus driven ran quite 
well in parallel with the steam epginca. This engine was described 
by Mr. A. C. Eborall in his paper before the Manchester Bection of 
the Institution of Electrical Engineers. An electric eddy-current 
brake is applied to the fly-wheel, in order to provide an artificial 
load up to some 300 H.P., when putting the generator in parallel 
with others. The brake is very simple, and consists of an electro- 
magnet, requiring but little energy in the shape of a small amount 
of .direct current, which can easily be regulated in strength accord- 
ing to the brake-power wanted. In addition, there is provided an 
adjustable three-pbase choking coil, to limit the synchronising 
currents during the adjustments. Both the brake and the choking 
coil are put out of use when the alternator has taken up its load. 

Westinghouse sets have а themselves quite equal to parallel 
work with direct-connected alternators. | 

Fig. 16 is a view of one of three 250-н P. sets at the works of the 
Metropolitan Railway Carriage and Wagon Co., Birmingham, which 
run well in parallel. Each generator is of 150 Kw. capacity, yield- 
ing two-phase current at 220 volts per phase wben running at 200 
revolutions per minute. The exciter is belt-driven; the armature 
is of the slotted core ironclad type, and there are 36 laminated 
poles. The load consists chiefly of Westinghouse Size C alternate- 
current induction motors, which are self-starting under load. 

The Brymbo Steel Co. are fitting up their works with 500 to 
600 н.р. Westinghouse gas engine alternator sets. The generators 
will run in parallel, and furnish power and light for the works. 

In connection with parallel running, one of the most interesting 
Westinghouse installations is that now erecting in Buenos Ayres for 
the Great Southern Railway Co., South America, where the engines 
will be worked by Mond gas. The 1,500 в.н.Р. required will, on 
account of the peculiar load curve, be divided into 250-H. p. units. 
The engines are direct-connected to three-phase alternating-current 
generators, supplying low voltage current for motors and for incan- 
descent and arc lighting throughout the railway shops and yards, 
and at high voltage for distribution to furnish light and power to 
railway yards, passenger stations and docks, 10 to 15 miles away. 
The fuel cost per unit will be one-third only of the cost, if higL- 
class steam engines were used. 

The theory of alternators working in parallel bas been 80 wrapped 
up in the mystery of mathematical formule, and expressed 
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differently by every writer who has made it his pet subject, that а 
statement of a few of the leading facts may be welcome. 

The cyclic variation of the driving engine must be maintained 
within certain limits, depending on the design of the dynamo and 
the character of the load, the most important factors being the selt- 
induction and reaction, and the short-circuit current of tae alter- 
nator, the speed, and the number of poles. Parallel running is 
facilitated by low frequency and high speed of rotation, by arma- 
tures with a good deal of self-induction, and by a non-synchronous 
load. When the load includes synchronous mótors, and still more 
with rotary converters, a more uniform driving torque is 
needed; but no case occurs in practice which cannot be dealt 
with in a perfectly satisfactory manner by a properly designed 
multiple-cylinder gas engine. In ordinary cases where the 
periodicity does not exceed 50, the cyclic variation may be 
approximately 2, varying from |! to 51; according to the 
special circumstauces. Under the most unfavourable conditions of 
load, % is good enough with well-designed alternators. Gas 
engines are already running with a cyclic variation of 316, and this 
with tly-wheels of quite moderate weight, and the makers аге 
prepared to guarantee even better results in the very exceptional 
cases where they might be required. Except by limiting the cyclic 
variation, fly-wheels do not assist in parallel running. Ia fact, it is 
quite possible to increase the maximum phase displacement by 
increasing the moment of inertia of the rotating parts beyond a 
certain limit, as has been shown by Mr. H. C. Leake, among others. 
Whenever a relative displacement takes place between two alter- 
nators in parallel, crosa-currents occur, the work of the leading 
generator is increased, and that of the lagging generator diminished, 
and the alternators tend to pull one another into phase. The 
synchronising force is greater the greater the phase displacement, 
so that the leading generator has been putting energy into the fly- 
wheel of the lagging generator all the time that the latter is lagging 
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and catching up again. The cumulative effect of this fly-wheel 
acceleration is to make it overshoot the correct mean speed, just as 
а common pendulum swings beyond its mean vertical position ; and 
it is in this swinging that tbe weight of the fly-wheel plays an 
important part, by regulating its amplitude and periodicity, which 
may rea^h values leading to unfavourable results, and possibly 
produce resonance effects. Consequently, the fly-wheel should be 
made the last resource for securing a good cyclic variation, and 
attention first devoted to obtaining a uniform crank effort by an 
increased number of equally timed impulses per revolution, and a 
good balance of the reciprocating parts. Resonance effects are not 
often to be feared, and can readily be prevented, but engines and 
generators should not be assembled without making the necessary 
calculations to prove the remoteness of such effects. 

So far the cyclic variation in speed has been spoken of as if it 
depended only on the engine, yet the dynamo maker has in his 
hands the means of reducing the variation independently of the 
engine. If, instead of having the poles and shoes of alternators 
laminated, they are made solid, the parallel running will be assisted. 
Still more is this the case if copper bridges are made to stretch 
between and around the poles, for then any change in angular 
velocity, disturbiug the distribution of magaetic flux in the air gap, 
causes damping currents tending to check such variations in velocity, 
and prevent the swinging previously mentioned. Again, one can 
go a step further, and pierce the poles with a number of holes to 
receive а squirrel cage of copper bars with their ends short-cir- 
cuited. This last arrangement has the important advantage that 
the alternator will then act as an asyncbronous motor, and if one of 
two alternators in parallel has its field exciting current broken 
through any cause, the other will keep it turning as a motor. 
Shculd tbe gas engine fail to ignite its charges, still its alternator 
would keep going as an induction motor and complete breakdown be 
prevented, giving the attendant time to put matters right. The 
arrangement means additional expense and some small waste of 
energy, and it is not suggested that in every case it is necessary, 
or even advisable, but it shows what extreme safeguards are 
possible. 

The governing of gas engines is in some ways superior to that of 
steam engines, as there is less risk of surging and hunting ; but with 
gas engines for alternators in parallel, the governors should possess 
similar characteristic curves and degrees of stability. The margin 
of speed between no load and full load should not be too narrow; 
never less than 3 per cent. | 

The recent remarkable progress in large gas engines outlined in 
this paper will undoubtedly continue until Sir Frederick Bramwell's 
prophecy of 21 years ago, made before this Association in 1881, has 
been fulfilled, and steam engines will only be found in museums. 
Already one can chronicle a case where gas engines of 6,000 H.P. are 
to be employed in transmitting three-phase current from Ilseder- 
Hitte to rolling mills at Peine, a distance of 5 miles; and the pre- 
sent installation of steam engines of 2,000 E.P., although of excellent 
type and not three years old, will be superseded. 

An addition to their steam plant of a 3,000-н.р. gas engine ів 
contemplated by the Glasgow Corporation, and a double-cylinder 
Körting engine has been offered them. This shows that the ques- 
tion of large gas engines is stirring in the minds of central station 
engineers. 

A change which means the replacing of boilers and steam engines 
by gas producers and gas engines, and is accompanied by a saving 
of more than half of the coal, cannot be averted. Moreover, by the 
Mond process the gasification of a ton of coal leads to tbe recovery 
of 90 lb. of sulphate of ammonia worth 8s.; and one has only to 
recall Prof. Crookes’ presidential address to realise that this 
valuable manure will become more and more necessary for the pro- 
duction of our food stuffs. The author has already obtained with a 
large gas engine a thermal efficiency of 34 per cent., using producer 
gas; apd it will not be surprising if in a comparatively short time 
a 40 per cent. efficiency is reached. It is earnestly tu be hoped 
that British manufacturers will not be behind in helping to realise 
these results, by actively promoting the development of the large 
gas engine, which is the engine of the century. 

The author's cordial thanks are due to the directors, managers 
and engineers of the several companies mentioned in this paper, 
for their kindness in conducting the autbor round their works, 


answering questions and supplying information, photographs and 
drawings. 


INSTITUTION OF ELECTRICAL ENGINEERS. 


Tuer chief arrangement which had been made for last week's meet- 
ing of the Institution of Electrical Engineers at Westminster was 
the delivery of Mr. James Swinburne’s presidential address. It 
was, however, found on the mornirg of the 13th inst. that Mr. 
Swinburne was too unwell to be present in the evening, although 
his illness, we are happy to add, was said not to be of a serious 
nature. It is quite essential that such an exceptional address as the 
President bad prepared ebould be delivered by that gentleman 
personally, therefore it was considered wise to defer this part of 
the proceedings until his indieposition bad passed away. This 
decision was the only one which could be fairly arrived at, both in 
justice to the address, and in consideration for Mr. Swinburne him- 
self. 
We were unable to make reference to the altered arrangements in 
our last issue, for very good reasons; the Review had to be out of 
editorial hands long before {the absence of Mr. Swinburne was 


known to be certain, and our pages were actually printing at the 
time the meeting was opened. ub 

What did transpire at the meeting was as follows:— 

. Mr. John Gavey, Vice-President, took the chair. Reference was 
made to the death of three distinguished members of the Institu- 
tion, who had died during the recess, viz., Sir Frederick Abel, Dr. 
J. H. Gladstone, and Prof. Sidney H. Short. 

Prof. W. E. Ayrton has resigned the hon. treasurership, and Mr. 
Robert Hammond was appointed to that office. 

The preliminary arrangements for the visit to Italy next year 
were announced as follows :— , 

Party to travel vid St. Gothard route, leaving England Thursday, 
April 2nd, arriving at Como April 3rd, leaving for Milan April 6th, 
and dispersing at Milan April 9th, the day before Good Friday.. 

A very cordial invitation has been received from the President of 
the American Inst.E.E. 'The Chairman stated that on account of the 
visit to Italy in 1903, the American visit could not:be arranged for 
that year, hence the Council had accepted for 1904. It is under- 
stood that an invitation is to be expected from Canada, and it is 
probable that ultimately an arrangement will be made to visit both 
the United States and Canada, holding a meeting in the latter 
place. This would give members the opportunity of visiting the St. 
Louis Exhibition, even if no official visit should be arranged to 
that centre. 

It was reported that as an immediate outcome of the deputation 
to the Board of Trade, there was reason to believe that the question 
of Board of Trade regulations was receiving the most careful recon- 
sideration. 

In regard to the correspondence with the Home Office, re Factory 
Act, the Institution has been assured that full opportunity will be 
afforded for the discussion of Regulations before they are adopted. 
There is reason to hope that the Secretary of State may see his way 
to give what assistance to the profession is possible under the pre- 
sent Act in regard to the employment of “ young persons ” in elec- 
tricity works. 

As already stated in our columns, the President of the Institution 
has been appointed to serve on the Committee nominated by the 
Home Office to inquire into questions relating to the use of elec- 
tricity in mines. 

Reference was made to the Code of Etiquette approved by the 
Council for Consulting Engineers, amongst whom quite a flutter has 
recently been apparent. 

The original proposals of the Council respecting subscription 
rates have been somewhat modified. They now propose that all 
subscriptions shall be unified up to the present maxima, subject to 
no subscription at home being less than #2 2s., or abroad less than 
£1 11s. 6d., with the exception of foreign members (a small class of 
exceptional character) and students. The rules for studente are to be 
altered, allowing them to remain in that class until they are 26 
years of age, but paying for the period of extension £1 11s. 6d. 
instead of £1 18. per annum, this enabling tne student to pass, if 
he wish,-and if qualified, direct into tne class of associate members. 
The new rates proposed are as follows: 


Home. Abroad. 
Members... € . . £3 3 0 £2 2 0 
Associate members 2 2 0 111 6 
Associates T „ 2 2 0 111 6 
Students: senior 111 6 111 6 
Students: junior 1 1 0 1 1 0 
Foreign members 3 зо 10 0 


At the same time, Science Abstracts, which is not valued equally by 
all the membership, is to be supplied only tothose willing to pay a 
small subscription. The publication is to be divided into two parts, 
“ Engineering " and " Physical Science"; the two parts together 
to be supplied to members at 7s. 6d. per annum (the price to the 
public is 248.), the engineering“ portion alone to be supplied to 
members at 5s. per annum. A circular is shortly to be issued to 
members, and statutory meetings of full members (M. I. E. E.) are to 
be called for considering alterations to the articles of association. 

A list of some of the papers promised for the session was read, the 
date of the annual dinner announced, and the premiums presented 
as per list published in annual report. 

he next meeting called is for Thursday, November 27th, when а 
paper on Electrons ” will be read by Sir Oliver Lodge, F.R.B. 


NOTES ON THE TESTING OF TRAMWAY! MOTORS, AND 
AN INVESTIGATION INTO THEIR CHARACTERISTIC 
PROPERTIES. 


By MicnHaíEL B. FIELD, Member, A. M. Inst. C. E. 
(Paper read at Glasgow, May 13th, 1902.) 


(Continued. from page 801.) 


For studying the probable current required along a given route 
it is convenient to bave the tractive effort necessary for propelling 
а given weight of car up different gradients, and for accelerating, 
drawn out on the same sheet. As au example, examine fig. 13, drawn 
out for а 12-ton car as above described. The rolling aud journal fric- 
tion of the car truck have been allowed for in the gradient line. Tney 
may, of course, be represented by a small up-grade. Thus this line 
does not pass thruugh the origin. 

In calculating the force necessary to produce a given acceleration 
it is necessary, not only to consider the lineal acceleration of the car 
as a whole, but also, the angular acceleration of all rotating parts. 

We must, in fact, increase the actual dead weight of the car by a 
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certain amount when calculating accelerations, to allow for the 
angalar acceleration of motor armatures, wheels, &. | | 


If w = dead weight of car with all accessories in lbs. 


r, = radius of gyration of armature sbaft with armature, com- 
mutator and pinion. 


т, = radius of gyration of axle, with car wheels and gear 
wheel. 


т = radius of car wheel. 


w, = weight of armature shaft, armature, commutator and 
pinioa in lbs. 


w. = weight of axle, two car wheels, and one gear wheel in lbs, 
p = gear ratio. 


T = tractive effort—measured at tread of wheels—per axle, 
in lbe. 


a = acceleration of car in miles per hour per second. 
Then for a four-wheel car with two motort— 


Ww a 
T = 0456 iu a + (wrp + 20272) Eh 
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51 Ibs. to overcome the grade and friction, obtaining à total of 
820 lbs. 

On greasy rails the wheels would slip, but on sanded rails the car 
9 Жаш with the desired acceleration with 90 amperes (motors 

series). | 

Having obtained all the characteristic curves relative to the 
motor, the question at once arises, at what point is che efficiency of 
most importance to us, that is to say, what shape should the efficiency 
curve have in order to get the greatest commercial advantage ? 

This is a most difficult point to settle; it will naturally depend on 
the nature of the route, hilly or otherwise, amount of traffic, average 
number of stops per hour, skill cf motorman, maximum speed 
allowed by the Board of Trade, and a large number of other factors. 
I prefer to divide up the journey into five periods: (1) current cut 
off; (2) running with resistance in circuit, motors in series; (3) full 
series; (4) resistance, with motors in parallel; (5) full parallel. 

To show you roughly the proportion of these intervals I have 
constructed diagram fig. 14, which shows three complete journeys 
at different times of the day, on different routes, and with different 
motormen. Time is represented horizontally, and the various 
intervals, which were, carefally observed under normal traffic con- 
ditions, blocked in to form а equare diagram. These journeys give 
the following analyses :— 


| : 
Total Total time in seconds for periods. 


| Time of |time. | | _ _ » "E 
Journey. | da 9 ; 


di Secs. 1 2 8 4 5 
Spring cura bo ean эл 625 | 758 553 
pers j | | 1280  , 900 542% 1249, 15% 5% 184% 


London Road fm — 
to Whiteinoh . 456, and gays | 851 L168 | 1217 16 АМ 


and back | 


| in p.m. . 
11.15 a.m. | 
Mount Florida | | | I E i 
l 2125, 3,600 1,194 | 1,507 142 
to Maryhill and and 12.5— | 6/99 | 533%, 167% | 246%, 21% 54% 
) 1 p.m. 
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Fig. 14. 


Thus for an ordinary case, such as has been assumed, from 9 to 10 
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AND MOUNT FLORIDA 


Suppose that after taking a large number of such tables on different 


per cent. should be added to the dead weight of the car, to allow for routes, at different times of the day, and with afferent experienced 
the angular acceleration of the rotating parte This has been motormen, we come to the conclusion that the current 1s cut off for 


allowed for in fig. 13. 


50 per cent. of the whole time, the series notches are in use during 


Buppose we wish to find the current to accelerate a car up а grade 35 per cent., and the parallel notches during 15 per cent. of the 
о 5 per cent. 3 miles per hour per second, we see that forthe whole time. 


acceleration alone 2,020 lbs. tractive effort is necessary ; to this we- 


Suppose, further, that from readings taken in the power station 
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we find the average current per car = 15 amperes, then the 
average current per car taken over the time that the current is 
actually on will be 30 amperes. We may assume, moreover, 
that the average current on the parallel notches is twice that on 
the series notches, which will result in an average current per 
motor of 23 amperes. In all probability the average current 
per motor during the time the motors are in full series and in full 
parallel will be less than this rather than more, since the 
momentary rushes of current during acceleration on the different 
controller notches are considerable. At present the average current 
per car for the Glasgow system is more nearly 12 amperes than 15 
amperes, and it is, therefore, from considerations such as these that 
l am led to the beli f that in Glasgow, at any rate, the 250-volt 
efficiency curve just about the bend is of very great importance, and 
we should try to have us high an efficiency at this part as possible, 
even at the expense of a drooping efficiency curve at the higher 
current values. 

This part of the curve is most difficult to obtain accurately, but 
a large number of points should be taken, so that the true shape 
of the bend can be studied. There is one point for each motor 
where the total motor loss will be a minimum. I have shown a 
“total loss ” curve in figs. 3 and 4; in fig. 3 is shown the total loss 
in kilowatts at 500 and 250 volts, and in fig. 4 total loss in horse- 
power at 500 volts. 

In fig. 4 the line for horae-power input is also drawn to same 
scale, во that the difference between this and “total loss" curve 
represents brake horse-power at 500 volts. 

It ie interesting to compare the current corresponding to minimum 
loss with the average current per motor. 

The writer is convinced that in many cases a considerable economy 
may be effected by giving due consideration to the manipulation of 
the controller. 

Undoubtedly the most satisfactory way of studying the acceleration, 
as also the retardation, periods is by means of a recording ammeter 
a:tually installed on a car. 

My predecessor, Mr. A. E. Le Rossignol, worked with such an 
apparatus, it being arranged to record not only current, but speed, 
aud the controller notch, simultaneously. This apparatus has been 
fora long time out of order, sothat I am unable to place before you 
the results of any such tests. I hope, however, before long, that we 
shall have time to reset-up this apparatus in a practical shape. I 
will content myself, therefore, with merely giving here some 
graphical methods devised by myself for determining with con- 
siderable accuracy the current consumption and the curves of 
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current, velocity, distance travelled, &c., during the acceleration 

and retardation periods. First, let us look at the retardation 

diagram, fig. 15. Current per inotor is plotted borizontally, and 
А n 

to the right-hand side a scale for values of d. is constructed 


vertically. Continuing in the eame horizontal as the current scale, a 
reversed speed scale is marked off, and a straight line curve connecting 


? 
the values of С and n is drawn for each value of в, i.e, for the 
five controller notches. The curve connecting retarding force 


at the tread of the wheels and is further constructed, the 


retarding force in pounds being plotted horizontally. Beyond this 
& number of straight-line curves connecting retardation in miles 
per hour per second and pounds retarding force per axle for a 
12-ton car and a number of different grades have been drawn in. 
The friction of the car is here represented, for the sake of 
simplicity, as 1 per cent. up grade. 

(To be continued.) 


At the meeting of the Glasgow Local Section of the Institution 
of Electrical Engineers on Tuesday last week, Mr. Henry A. 
Mavor, the president, delivered his opening address, which wasa 
continuation of a paper on the design of continuous-current 
dynamos read to the International Engineering Congress, Glasgow, 
1901, and which had for ite subject the consideration of the design 
of machines of 20-H.P. and under. A discussion followed in which 
Mr. M. B. Field and Mr. Arthur Kerr took part, and, on the 
suggestion of Dr. Maclean and Prof. Gray, further consideration of 
the subject was adjourned till next meeting. 


TUNBRIDGE WELLS TELEPHONES. 


THe adjourned special meeting of the Tunbridge Wells Town 
Couacil was held on Wednesday last week, under the presidency 
of the Mayor (Alderman Finch), when there was a full attendance 
of the Council, and a large number of burgesses were also present. 


The following printed report was in the hands of the Council :— 


To THE TELEPHONE COMMITTEE. 


In accordance with your wishes we beg to present to you our joint 
report upon the present fingicial position of the municipal tele- 
phonic undertaking. 

In the month of February last, on the occasion of the Corpora- 
tion's application to the Local Government Board for sanction to a 
loan of £15,000, making with the amount previously sanctioned a 
capitalisum of £25,000, it was estimated by Mr. Bennett, the con- 
sulting engineer, that for this total expenditure of £25,000 there 
could be constructed 1,148'actual revenue-earning lines. 

On the experience gained in the working of the undertaking up 
to that time, it was estimated by the borough accountant, with the 
concurrence of Mr. Bennett, tbat the annual expenditure when the 
1,148 lines had been completed would be £4,162, giving a surplus of 


income over,expenditure of £1,056, which it was considered would ' 


be ample to meet апу contingencies which might arise beyond £135 
per annum, which had alrendy been allowed for in the estimate cf 
expenditure. 

Subsequently to the Locals. Government Board inquiry, Mr. 
Wallace, the present manager, waa appointed, and on July 3rd, 
1902, he presented to your committee the following report, Mr. 
Bennett being present at the:meeting:— 


To the Chairman and Members of the Telephone Committee. 9 


Gentlemen,—In accordance with your instructions, I have con- 
sidered the question of the amount of capital expenditure that will 
be required to enable us to complete the 1,148 lines (and 46 inside 
extensions) for the erection of which a loan of £25,000 has been 
sanctioned by the Local Government Board. 

Our position!at thetend of June was:—Working lines—234ton 
Tarif 1; 53 on Tariff 2; 295 on Tariff 3; four free lines; 
15 public telephones; nine service lines; 40 inside extensions; 
88 outside extensions; 22 private lines ;:26 sundries; 24 junctions; 
total, 810. 

The 24 junctions and 40 inside extensions, not being included in 
the 1,148 lines, must. be deducted, leaving 746 working lines. 

The borough accountant informs me that up to the end of June 
the amount spent on capital account was £21,733, but before 
dividing this expenditure by the number of lines erected, it must 
be taken into consideration that, owing to bad workmanship on the 
part of the contractors (and for which a sum of £300 was deducted 
from their account), and some of the routes, such as Hadlow and 
East Peckham, having to be erected in the shortest possible time in 
order to forestall the National Telephone Co., there is а con- 
siderable amount of work to ba done and additions to be 
before these can be classed as completed lines. 

Taking the area throughout, I estimate that it will cost about 
£450 to do what is necessary in this respect. Adding this sum to 
the amount already spent brings the capital cost to £22,183. Beven 
hundred and forty-six of the total number of lines having been 
accounted for, we are left with 402 lines to complete, and against 
this we have 192 spare lines in the existing underground cables, 
and a certain amount of spare capacity on the existing poles. 
far as the Local Government Board is concerned, we bave 192 lines 
partially completed and 210 new lines to build. To carry out this 

work we have 42.817 in hand, and instrümente, line stores, and 
tools to the value of some £1,200. 

In estimating, however, the probable cost of the lines in ques- 
tion, it is desirable that the following fact should be taken into 
consideration. 


— 


* Abstract of report from Tunbridge Wells Gazette, November 
12th, 1902. 
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1. That, t a very great extent, the people who need telephonic 
communics*ion most, have their places of business in the centre of 
the town o1 villages, and these are the first to give their orders and 
obtain connection, consequently we have now to go further afield 
for new ord re, and into districts where underground cables have not 
been laid, ir where existing cables are already working to their 
utmost c3sp.icity, consequently the lines cost proportionately more 
to build. 

2. Our ur Jerground cables are spread over 44 distributing points, 
some of whico are now without spare wires, and of the 192 spares 
previously re*-rred to, a number cannot be utilised, owing to way- 
leave or other difficulties, until they are extended to more suitable 
districts. | 

Inconnection with this matter, уоп will doubtless recollect that, 
in Mr. Bennett's evidence at the last inquiry, he stated that when 
the 1,148 lines were completed, there would be only 40 spare wires 
in the underground cables. When it is considered that this number 
has to be divided over 44 distributing points, you will at once see 
that long before this limit is reached additional cables must be laid, 
and the extent of the additional underground work will, of course, 
depend upon whether the new orders are obtained in Tunbridge 
Wells itself or in the neighbourhood of the village exchanges. 

3. The cost of opening out new districts and connecting them by 
junction lines with a central exchange (however desirable and 
necessary such a course may be) is an expensive matter, and the 
amount of money we shall require in the near future will depend to 
a great extent upon the number of new districts you propose to 
connect to our present system; for instance, in Mr. Bennett's last 


estimate ít was proposed to erect :— 
One junction circuit and 20 subscribers for Lamberhurst at & 
. £597 


cost of .. ys ke se m x Es es 5» 
One junction circuit and six subscribers for Withyham at a cost of £209 


One junction circuit and six subscribers for Langton at а cost of £268 
One junction circuit and 14 subscribers for Paddock Wood at a | 
cost of .. 2s 2 da 5 НЕ =й .. £719 
One junction circuit and eight subscribers for Goudhurst at & 
cott of .. : e ks a s ^ - 4 РЕ" 
One line to Саре! Hospital .. өө is - iue 98 ze £75 
Instruments for same .. as Ks . £187 


or & total of 55 completed lines for £2,737, which works out at 


£49 158. per line. In addition to this, an exchange at Speld hurst 
was previously estimated for at £174 for six subscribers. 

Retarning to the 402 lines we are expected to provide, I would 
recommend that as there is very little prospect of a satisfactory 
revenue being obtained from Lamberhurst, Paddock Wood, or 
Goudhurst, we should defer the proposed extensions to these villages 
until we are sure of a fair return from the capital expenditure 
involved. Withybam, by itself, is a small place, and would not 
produce much revenue, but when the 13 new orders recently 
obtained in Hartüeld and district are connected thereto, the revenue 
therefrom, exclusive of tolls, will produce £60, and the cost per 
line will not greatly exceed the amount allowed for by Mr. Bennett 
(viz, £45 per line). Providing that you decide to defer the exten- 
sions to Lamberhurst, Paddock Wood, and Goudhurst, I estimate 
the cost of completing the 402 lines, including those at Withyham, 
Speldhurst, Langton, and Fordcombe, at £25 per line, or £10,050. 

This mcaus that with £3,817 available, an additional sum of 
£7,193 will be required; but when the 1,148 lines are in actual use, 
we shall have provided for this amount 25 per cent. of spares in 
our underground cables, a good working margin on our pole routes, 
and some £1,200 value of instruments, line stores and tools, instead 
of as mentioned at the last inquiry, less than 3 per cent. of spares, 
and little or no stock in hand. 

I have not included in the above amounts the conversion of the 
central switchboards into multiple boards, vor the provision of a 
testboard and cross-connecting frame, the cost of which, to accom- 
modate 1,000 lines, would be (including Jabour, &c.) approximately 
£800; nor bave I included any extensive structural alterations or 
exchange removals, but the £25 per line will be sufficient to cover a 
reasonable number of wayleave alterations and contingcacies gene- 
rally during the construction of the lines in question. 

Taking the situation as a whole, it appears to me that the present 

is a fitting time to decide upon our future policy. On the one band 
by applying now, or in a few months’ time, for a further loan, we 
can, if it is sanctioned, increase our underground and aerial capa- 
city in Tunbridge Wells, complete the whole of the unfinished work 
throughout the area, and extend our system into any suitable dis- 
tricta that may be decided upon. 
Ibis is a course which I feel sure commends itself to all interested 
In the. progress of municipal telephony, but before adopting the 
same, it must be borne in mind that unless we are sure of some 300 
or 400 new orders in the immediate future, a few years may «lapse 
ere we can reap the full revenue from the plant we put down. 

On the other hand, if it be decided that no further loan is to be 
Applied for, steps must at once be taken to reduce our prerent 
expenditure, and the «question then arises as to what portion of the 
Work already in hand or sanctioned can be deferred. Tho follow- 
Ing is a list of work in hand :— 

Langton Exchange, 1 junction line and 6 village subscribers 
Fordcombe Exchange, 1 junction line from Langton and 6 village 
subscribers M. s ee i " у ©: .. ИО 
Completion of Penshurst junction (tree cutting and regulation) .. 10 
144 pair cable for Molyneux Park and London Road.. 660 


Bix distributing poles and aerial construction for 30 lines (Moly: 
neux Park) at 9g "s s ue x ба - . 850 
Capel Hospital .. a D d z: 57 eas và e 75 
Extension of central switchboard to 600 lines .. “+ " .. 150 
arger switchboards for Tonbridge, Rotherfleld and Crowborough 110 


Additional cable for Crowborough Exchange, and higher poles at 
n е oe ee oe ee . 9 60 


road crossings.. A T 
Outstanding accounts ve ee esc se ее e ee oe 600 
Dstruments for the 42 lines above mentioned .. К 126 


Seventeen orders in hand (most of which are long-distance lines) 408 
Total .. 42,748 


The balance of work sanctioned comprises: 


One 144 pair cable to Beltring Road with branches . 
Distributing poles aerial construction for same at £9 per line . 1,96 
Extension to Lamberhurst, 1 junction and 20 subscribers 30 


b xtension to Withyham, 1 junction and 18 subscribers А 

Extension to Paddock Wood, 1 junction and 13 snbsecribers .. 491 
Extension to Speldhurst, 1 junction and 6 subscribers 808 . . 174. 
214 partially- completed lines at £9 . Vs T = ais 7 ns 


81 fully.complet«d lines at £25 .. T - . 


In addition to the latter a certain amount must be provided for 
further switchboard extensions, structural alterations sud con- 
tingencies generally, making the amounts approximately £3,000 for 
work in band, and £9,000 for work sanctioned. 

By deferriog the Molyneux Park cable work and holding over 
the constructions of any new orders the cost of building which will 
exceed £12 per line, I can make the £2,817 last for the neat 12 
months; but this is not, a course that is adviealle to adopt unless 
we bave no other alternative, especially as it would mean the pay- 
ing off of three or, perhaps, four gaugs of men, and a possiblo 
reduction in the instrument department. 

I bave the honour to remain, gentlemen, your obedient servant, 

(Signed) G. S. WALLACE. 

When this report was considered it was pointed out to the Com- 
mittee by the town clerk and borough accountant that, in effect, it 
recommended an application for a further loan of approximately 


£9,000, made up as follows :— 


Required to complete work in hand ..  £3,000 
Cost of work sanctioned by Committee es 9,000 
£12,000 

Less amount in hand sa "s 2л СЯ T "T Р 2.817 
49,183 


The Committee's attention was also drawn to the fact that this 
£9,000 would comprise work which had actually been included in 
the estimates and plans placed before the Local Government Board 
by Mr. Bennett, and which that gentleman bad stated would be 
covered by the £25,000 loan which the Local Government Board 
had sanctioned. 

The work referred to in tbe last paragraph, none of which has 


since been done, is as follows: — 


L&mberhurst .. T - - is i3 Xe we К L£E97 
Withyham by "S $a э T > va oe E 269 
Paddock Wood.. v РЕ > sie Am ES s 719 
Goudkurst s s “x m SEN Я 677 

2. 699 


144 pair cable for Molyneux Park 


Distributing poles and aerial construction - Molyneux Park .. 1,206 


144 pair cable to Beluing Road .. ET x - oe v T85 
Distributing poies and aerial constrnction for same.. sis ee 1,298 
Speldhurst x „ 08 T za ds А oe ©» 174 

£6,182 


After looking into the matter, Mr. Bennett came to the conclu- 
sion that he bad, in his estimate, inadvertently omitted the whole 
cost of the aerial lines required to render the Molyneux Park and 
Beltring Road cables revenuc caruing, the amount thus omitted 
being at least £2,500. 

The Borough Accountant also reported to the Committee that the 
average earnings of each line which at the Local Governmeat 
inquiry had been taken at £4 118. 5d., was steadily falling, owiuy, 
mainly, to the fact that 80 per cent. of the lines then being con- 
structed were unremunerative. 

The Town Clerk expressed his opinion to the Committee that, 
having regard to the position of matters as shown by the investigation 
which Mr. Wallace had made since his appointment, it would be 
practically impossible to succeed in obtaining a further loan in face 
of determined opposition, and that the time appeared to be 
approaching when the Corporation would have to consider whether 
they should endeavour to acquire the National Telephone Co.'s 
undertaking in the Tunbridge Wells area and re-arrange the rate, 
or dispose of their own system, as it appeared practically certain 
that it would be a charge upon the ratepayers. 

The Committee decided that it was not desirable to publish Mr. 
Wallace’s report, as to do 80 would simply injure the Corporation 
undertaking and tend to reduce its value, but they directed Mr. 
Wallace not to proceed with tbe Paddock Wood, Goudhurst, or 


- Lamberhurst extensions, or the cable to Molyneux Park, to reduce 


the gangs of men employed on capital“ work, and to stay any 
steps with regard to а then contemplated extension of Couslvy 
Wood. 

Since Mr. Wallace’s report was presented in July last every 
economy has been practiced, and the connection of fresh sub- 
acribers has, as far as possible, been limited to those whose lines 
would clearly be remunerative. But the time has now arrived when 
the £25,000 loan has been exhausted, as appears by tbe following 


balance-sheet :— 


Li AKILITIES, | ASSETS. 

Proceeds of £28,200 stock .. £25 000 : Cost of undertaking. including 
Sundry creditors m .. 0149 stores .. is T 0 25,14 
| Debtors . $a a sè 11 
| Cash in hand... Ja .. 3.700 
£28,850 | £26,559 


At the end of October, 1902, the number of actual revenue earning 
lines constructed was £53, and by using the stores in hand and 
reducing them to the value of £600, Mr. Wallace is of opinion that 
the number of lines can be raised to 883. If, further than this, Mr. 
Bennett waives the whole of his commission, Mr. Wallace will be 
able, by carefully selecting the orders, to increase the number of 


lines to 1,010. 
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The average rate of earning per line has, however, fallen since 
February, 1902, from £4 11s. 5d. to £4 2в. 10d. The average oost of 
construction per line as estimated by Mr. Bennett in February last 
was £21 158. Gd. — i. e., 1,148 lines were estimated to cost £25,000. 
Actual experience bas shown that the average cost of construction 
per line bas been £28 бв. —ї.е., only 883 lines will bave been con- 
structed for £25,000. The diminution in the number of lines from 
1,148 to a possible maximum of 1,010, coupled with the reduction 
in the average annual earning of each line brings about the result 
that the excess of income over expenditure which was estimated for 
at the time of the inquiry has disappeared, and the undertaking 
shows an estimated annual loss of £19 without taking into account 
any allowance for contingencies. 

It appears to us, if we may respectfully submit our views for 
your consideration, that there are two courses open to the Corpora- 
tion :—(1) To accept the offer of the National Telephone Co.; or 
(2) to endeavour to obtain tbe sanction of tbe Local Government 
Board to a further loan of at least £10,000, explaining the position 
in which the Council is placed, and increasing the rates charged to 
gubecribers—running the riek of a decrease in their number. 

It is manifestly impossible for the Council to continue ite under- 
taking unless it can obtain a fresh loan, as after the 1,010 lines had 
been completed all new subscribers would have to be refused, and 
no work involving capital expenditure on construction could be 
undertaken.— We are, Gentlemen, your obedient servants, 


W. C. CRIrrs, Town Clerk. 
J. W. Еовѕтев, Borough Accountant. 
Gro. S. WaLLACE, Telephone Manager. 


The Mayor, at the outset, intimated that at the suggestion of the 
Town Clerk the Standing Orders would be suspended to enable 
members of the Council who spoke at the previous meeting to speak 
again if tbey wisbed. 

The Town Clerk next read the resolution passed by the Trades- 
men's Association the previous evening, which was referred to the 
Telephone Committee. A memorial was next read from Groom- 
bridge residents, objecting to tbe sale of the undertaking. 

A deputation was next received from the Tonbridge Ratepayers' 
Association. 

Councillor Abbott having introduced the deputation, 

Mr. Wardley acted as the spokesman. 

The deputation asked the Council to serionsly pause before com- 
mitting themselves to a course which would do away with competi- 
tion. He submitted there was a strong case to make the Council 
pause, and having paused, they might find ways and means to main- 
tain their present efficient system. ! 

Alderman Putland then introduced a deputation from the meeting 
of ratepayers. | | 

Dr. Rankin acted as spokesman, and said that the burgesses felt 
that their future prospects under the control of the National Co. 
depended not on the promises which they so lavishly made at the 
moment, but upon their action in the past. It was in consequence 
of the unsatisfactory service and bigher cbarges tbat the Corpora- 
tion, after much trouble, patience and investigation, decided in 
response to the earnest solicitation of a large number of burgesses 
to establish a system of their own. This system had worked so well 
that the burgesses viewed with alarm the possibility of reverting to 
their former evil plight. The memorial which he had to present, 
contained, unfortunately, no reference to the information which 
had been etudiously kept back till the eleventh hour, viz, that 
owing to initial errors in the estimates the financial position of thc 
Corporation was not in tbat satisfactory position which the 
burgesses bad always been given to believe it was. They could 
only express their great regret and disappointment that it was во, 
and that by the withholding of this important information they had 
been allowed to live in a fool’s dise. If that information bad 
not been withheld the telephone users would have been able 
to say, with greater effect, what they were now anxious to say, 
vir, that they would agree even to à substantial increase in 
rentals rather than find themselves once more in the power of the 
National Co. 

The Town Clerk ssid he had just received a resolution from the 
Rothertield Parieh Council, abjecting to the proposed sale. 

Councillor Strange said he had received a telegram from Mr. 
Bennett. 

The Mayor suggested it should be banded to the Town Clerk, who 
read it as follows :— 

„Bennett, Stock Exchange, Glasgow, to Councillor Strange, Town 
Hall, Tunbridge Wells.—If my name is brought into discussion, I 
consider Town Council do me greatinjustice if they come to any resolu- 
га without consulting me. Shall be obliged if you convey this to 
them. 

Oouncillor Marsh then resumed the debate. They had now 
before the Council a report, which was presented to tbe Telephone 
Committee last July, but not published. He was, unfortunately, 
unable to be present at the meeting of the Tolephone Committee at 
which that report was presented, but he was at the next meeting, 
and the gist of it was explained to him. It appeared that they 
wanted £9,000 to complete the work included in the estimates. They 
were now told that this work still remained to be done, but assum- 
ing that this was so, it was not а peculiarity of telephone estimates. 
Let them wait a reasonable time, and by giving the undertaking a 
fair chance, they would find out what their working expenses really 
would be. They were told they must apply for another £10,000 

loan, and that no provision bad been made for contingencies, &c., 

but supposing they added this £10,000 to their capital; they could 

meet the interest and sinking fund with an ave of £5 

scriber. They were told that, witb 1,010 lines they would bave a 

deficit of £19 on the year’s working, but calculating at £5 income 


per sub- 


per line, they would have a surplus. He wished to c nsider the 
proposed agreement on its merits. They had no guarantee for the 
efficiency of the future service. The Town Clerk had told them there 
was no security. 

The Town Clerk read the clause. 

Councillor Marsh ssid the company agreed to render “a proper 
efficient and continuous telephone service,” but the tow л clerk had 
advised them that it was impossible to define au efficier.t service in 
an agreement. He knew that in many other townsthe service was as 
bad as it could be. Another point against the agrecwent was that 
they had no security that with improvements in telephony they 
could get a rate below £6. A few years ago a £6 rate would have 
been laughed at, and who could say that a £2 rate would not be 
possible in the future? Would Tunbridge Wells bave the benefit 
of such reduction? Then again, as regards the security the 
Corporation would have, the deferred stook of the National Co. 
stood at 59. That was a point higher than it was a week ago. He 
did not know if there was any reason for that advance. Further 
than that, what would happen when tbe license of the National Co. 
expired? He instanced that at Dundee a competitive company 
was bought out at 10 percent. premium. Yet they at Tuabridge Wells 
were selling their undertaking at cost price. His contention was that 
the agreement wanted further consideration, and that the suggestion 
to sell was premature. Before any agreement was entered into he 
wanted a guarantee of an efficient service, and such further reduction 
in tariff as other towns might obtain. Не aleo wanted a fair 
price for the undertaking, and the interests of the staff safe- 
guarded. 

Councillor Strange thanked the Council for the suspension of the 
Standing Orders, which enabled him to speak again. From infor- 
mation which had now been drawn up by the borough accountant, 
it appeared that they were in a grave difficulty. Their new loan 
was all bnt exhausted. They found their estimates exceeded, and 
there was a certainty that there would be a loss, which would fall 
on the rates. The Town Clerk told them that this being the posi- 
tion, he did not feel able to catry on the undertaking, and he hoped 
they would not think him discourteous in certain steps be had felt 
it necessary to take. Not only had the Committee never considered 
that proposal, but he had no reason to believe that such steps were 
contemplated. 'The Town Clerk laid himself open to the charge 
that he was afraid to give the Committee time to consider the agree- 
ment, and therefore attempted to get it through «quickly, and con- 
sequently this bad the result of raising throughout the country a 
feeling of resentment and alarm for the purity of local government, 
They were asked to capitulate to the ener iy without an opportunity 
of considering the terms of surrender. He felt there must be somo 
alternative to surrender. They must not sell in haste to repent at 
leisure. There was no doubt the National Co. knew as much about 
their undertaking as they did, aud if they were willing to buy the 
undertaking, it was worth keeping. They knew the worst now, 
and they could raise their charges to prevent a loss to the rates. 
What were the charges made against their undertaking ? They were 
told tbat their engineer had made a mistake, but it was only fair to 
him to say that directly his mistake was pointed out to him, he did 
what an honourable man would do. He offered to pay for his mis 
take. He offered to forego his commission, and make up any deficit 
incurred by his miscalculation. 

Councillor Rule: That is absolutely wrong. 

Councillor Strange: I have the telegram here. 

Councillor Rule: Read it, then. All I can say is that it has not 
been before the Committee. | 

Councillor Strange said that the telegram simply said you can do 
as you suggest, and referred to a telegram which Mr. Bennett had 
gentto Mr. Nicholson. Mr. Nicholson now telegraphed to him, and 
claimed that before he was judged he should have an opportunity 
of replying. He was willing to enter into an undertaking to pay 
FH посв which could be brought home to any miscalculation on 

8 part. 

Mr. A. Nicholson: Up to 1,000 lines. 

Councillor Rule: What abont the rest of the lines in tbe 
estimate ? 

Councillor Strange said that whereas it was estimated that they 
would have 1,148 lines for £25,000, they had only got 1,010 owing toa 
mistake in the estimates. They had also made a mistake in esti- 
mating their revenue at more than it proved to be. Instead of 
averaging £4 11s. 5d., it had worked out at £4. This was capable 
of explanation, because the £2 10a. tariff had proved a failure. It 
had not realised the estimate based upon it. People recollected that 
every time they used their telephone it would cost them a penny, 
and they were careful about using it, and did not take the full advan- 
tage of it, but it was a fact that the longer a telephone was in the 
house, the more it was used. Why not go to their subscribers, and 
tell them that a mistake had been made, and the tariff must be raised. 
These mistskes were depressing, but they did not affect the principle. 
It did not prova that municipal telephony was not right in principle, 
because the estimates had been inaccurate. All over the country 
competitive systems were being started. Under their new manager, 
the Exchange was now working smoothly, and they would avoid 
past mistakes. He conaidered they were bebaving very unfairly to 
their new manager, whom they had brought from a loog е. 
He hoped the Council would not allow telephony to come again 
under the paralysing grip of a grèat monopoly. Their subscribers 
would willingly pay £1 or £2, or even £10 a year more. 

Councillor e: Rubbish ! | ; 
Councillor Strange said he had been informed so. He wished 
to urge that the Council would give up their streeta to the 

National Co., after fighting two actions at law to prevent them 

from doing what they would now do. "They would pay 23, 6d. per 

subscriber for the privilege, but at Manchester they paid s. If he 
accepted the resolution of Mr. Stone, he considered he should be 
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submitting to ап act of craven folly, and his successors would 
reproach bis memory. He was willing to take whatever responsi- 
bility attached to him asa member of the Committee for the fact 
that the estimates given them had been exceeded. But they were 
now getting over their difficulties, and they would soon no longer 
stand alone, because other Corporations were taking the matter up. 
In undertaking the work they bad the direct mandate of the 
burgesses. If they succumbed to the first obstacle it would be to 
their everlasting disgrace. Mr. Strange moved that the joint 
report be referred to the Telephone Committee for farther full 
report for the most desirable course to be pursued. 

The Mayor pointed out that an amendment could be moved for an 

adjournment of the debate, but it must take place before the 
22nd. 
Councillor Smith said they were all agreed that it was a most 
important question. The report came to bim as a great surprise. 
Tbey had beard & great deal during the last week about secret 
negotiations. What was there to be said on behalf of the Telephone 
Committee, who, in the words of the report presented to them by 
the manager of the Telephone Committee, knew, as far back as last 
July, of the serious state of affairs? The Committee had never had 
the courtesy or consideration to invite the members of the Town 
Council, who were partners in the undertaking, but left them underthe 
impression that that andertaking wasa paying concern. The Committee 
decided not to make the matter public, as they thought it would not 
be desirable, and would injure the undertaking. But he considered 
that the Council sbould have had the right to take part in a discussion 
of such an important question as that. The Council should have been 
acquainted with the grave state of affairs, which had been known to 
the Telephone Committee since July last. A great deal bad been 
said about the subscribers promising to pay more. Did that appeal 
to them as & businesslike transaction? Did it appeal to them to 
receive private subscriptions, as had been mentioned that morning ? 
He tbought it out of the question; they were to carry on the under- 
taking to the best of their ability, and save a charge upon the rates, 
and they could notappeal to public sentiment, What would they say 
toatradesman who, when he found his business was not paying, asked 
his customers to kindly pay him so much more money for his articles ? 
As men of business, they had to view that matter, and what were 
the prospects? At the inquiry when the town asked for a loan of 
£15,000, the estimated receipts were £5,248; viz., 1,148 lines at 
£4 118. 5d. What were the results? In October, 1902, the 
number of actual revenue earning lines was 850, and by using 
stores, Mr. Wallace was of the opinion tbat the number of lines 
could be raised to 883. They had spent all the money, and only 
had 883 lines, and the income came to £3,652, and they had a loss 
of something like £400. But Mr. Wallace also said that he would 
have to apply for another £10,000, because that money was all 
gone. A good deal had been said about sentiment; he was there 
to represent the burgesses who returned him. He did not forget that 
the telephone users in the question were entitled to consideration, 
and the agreement did assist the telephone users. It guaranteed 
an unlimited service at a fair rate. He thought the figures had 
proved that telephony could not be carried on so cheaply as some 
people had imagined. He did not mind the country laughing at 
them so long as the ratepayers did not pay. The country might 
laugh, but would not pay the rates, and he did not see why the 
Council should make costly experimenta for the benefit of tbe 
country. In the face of the figures they would be incurring a grave 
responsibility to continue with the undertaking. 

Councillor Barton spoke in favour of the sale of the undertaking. 

At some lengtb, Dr. Abbott argucd against the transfer of the 
concern, dwelling in the course of his plea upon the undue haste 
and misunderstanding attending the question. 

Councillor Edwards attributed the unfortunate position in whicb 
they found themselves to the remissness of the Telephone Com- 
mittee in adopting the advice of its manager, Mr. Wallace, con- 
tained in his report of admonition to the Committee, and to the 
Committee not having exercised that due caution over their tele- 
phone business that tradesmen would show over private businesses. 
Even if it did become a charge upon the rates, it meant, at the rate 
of £300 a year, less than a 1d. rate. 

A Councillor: Where does the sinking fund come in? 

Councillor Edwards replied that the sinking fund and interest 
had been accounted for. Were the Council going to sella benefiting 
undertaking for the paltry sum of a jd. rate? He would venture to 
say that no one in the borough, from the poorest to the richest, would 
refuse to pay that 1d. rate. In his opinion, it would be wise if the 
Telephone Committee were re-constructed with practical, and not 
theoretical, men of business. A couple of scares had been provided 
them, upon which the broad light of day had not shone. Had the 
report of the Telephone Committee been placed upon the agenda, 
the poet would have had the right to discuss that very amend- 
men 
Councillor Hicks reminded the meeting that the Council could 
hot borrow money now at 3 per cent., and if money were borrowed, 
it would be necessary to have a sinking fund in order to repay the 
amount. Many of the figures given to them were valueless. For 
months prior to his intention of contesting for municipal honours 
he bad interested himself in the undertaking of municipal tele- 
phony. He had carefully read the evidence adduced at the local 
inquiry, and the conclusion he had come to was that each of the 
estimates would be falsified, and the figures proved incorrect. 
Witbout alluding to personalities, he would say that the time bad 
Come to expose things. A great deal had been said against the 
National Telephone Co. As he had stated in public, he did not hold 
any brief for that company. They had said that the rates of the 
National Telephone Co. were high. Who first cut the rates? They 
did. The N. T. C. had a right to cut their rates. The public had 
nothing to complain of. The way their undertaking had been 


carried on bad been a bolstered-up affair from a financial stand- 
point. There had been large charges of interest, wbich had fallen 
upon the rates. The money had not been borrowed for nothing ; a 
large amount of interest had to be paid by someone, as he noted 
from the figures. The annual cost of telephony at the time they 
had utilised the National service was £160. To-day the cost was 
£271 perannum. He was positive that tbe municipal telephone 
had been put in almost every conceivable place. It was gross 
and scandalous, and an attempt had been made by the Council 
to bolster-up its own undertaking, by giving these facilities. 
The crux of the whole position was that the Municipal Telephone 
Committee was to blame. He would wish to give other members 
of that Committee a chance of answering that. The report was the 
worst he had ever read. He referred to the one presented to the 
Committee on July 3rd. As far as they were aware, the Committee 
bad done nothivg as the result of that report. Instead, it appeared 
to have allowed matters to drift, trusting in Providence that it 
would come right. Not one meeting of the Telephone Committee 
had been held since last Wednesday's special meeting of the 
Council, and it was only since his election to that Committee that a 
meeting had been convened. It was not а business-like way to do 
work. A member of the Committee admitted that he had not. seen 
or read of that particular report. It had been told him that the 
Committee, to a large extent, was a one man committee; and it had 
been asked, “ Why don't they consult their chairman ?" It was a 
well-known fact that the late chairman of the Telophone 
Committee was a telephone fanatic. He would say that the two 
respected gentlemen—Alderman Stone and Mr. Cripps—con- 
ducting the negotiations for the proposed transfer, had done the 
right thing in the wrong way. Still, he was in sympathy with 
them. Their bringing it before the Council in the way they 
had was the only possible mistake they had made. . The opinions 
yellingly expressed at the protest meetings had been the outcome of 
ignorance; and he deprecated the idea of people getting up to 
speak at public meetings upon subjects of which they were ignorant. 
Judging by the speeches made that moraing, he was of the opinion 
that the councillors who bad spoken had protitably utilised the leisure 
time since last Wednesday. The expeuse for six months, based upon 
facts, was £1,514. Had it been their experience that any single 
company had charged to revenue account that which could he 
charged to capital account? He did not think so. The annual 
expenditure was £3,918. He must protest against digression in 
favour of any estimates in the future. Over £1,000 was necessary 
for depreciation. He deprecated what Mr. Edwards had said if hia 
figures were incorrect. 

Mr. Edwards: I am quite willing to assume that the rates would 
be a halfpenny, and not a farthing. 

Continuing, Councillor Hicks said a penny rate meant £1,000. 
It was no use gentlemen, knowing nothing abont it, saying it was 
not a colossal loss. The estimate of £19 was fallacious, in so far 
as the result was concerned, inasmuch as it was based on securing 
new subscribers out of money which Mr. Bennett was going to 
refund to the Corporation. He would protest against accepting any 
money from Mr. Bennett. If deserving, then take it from him and 
let him go. Councillor Strange was unfortunate in alluding to Mr. 
Bennett, as he bad certain details which, if read, would make 
Councilor Strange regret he had introduced the name of Mr. 
Bennett. Eliminating the subscribers, they had a further 
loss of over £500, and there was a loss of £1,600 on 
the new estimates. The Tonbridge deputation had practically 
said that if they intended to give them a nice telephone 
service at & loss to the ratepayers, they would be pleased. From 
what he had seen of the protest meeting, he was inclined to think 
that certain medical gentlemen had stepped in where angels feared 
to tread. A lotof the remarks were simply socialism, aad he hoped 
in the reply sent to the letter received from Hull, that it would he 
stated that he (Councillor Hicks) thought it was a gross imperti- 
ncace that they should be compared to Ta&mmaay, or any other 
body bearing such an opprobrium. In the eyes of the commercial 
world the undertaking was discredited. "l'aey desired it to be a 
business rather than a philanthropic undertaking. He had con- 
vinced himself that the undertaking must, and would, entail a very 
heavy loss upon the rates of the town. He would, therefore, vote 
for the sale of the municipal telephone service to the National 
Telephone Co. He considered the position critical when, at a 
meeting of the Telephone Committee on the previous day, it was 
stated there was not suflicient money to pay the wages on Saturday 
unless the stores were sold. 

The borough accountant dispeiled the idea of Councillor Edwards 
that there was cash in hand to the extent of £1,700. In reality the 
situation was that there was a deficiency of £159. 

Alderman Delves said all the members of the Committee, with 
the exception of Councillor Marsh, were present at the meeting in 
July, when the report was presented. He considered the users 
would have all they wanted if the agreement was adopted. He 
believed that the Town Clerk and Alderman Stone had the interests 
of the town at heart, and they had succeeded in getting a good agree- 
ment out of the company. 

Alderman Stone having replied on the whole debate in an able 
speech, the resolution was carried by 19 to 8. 


-— — 


Mr. A. R. Bennett has written to the Daily Chronicle (November 
18th) under the heading The Alleged Deficit,” as follows :— 


I have, in consultation with the Protest Committee, looked closely in'o the 
alleged deficit in the telephone department's accounts, and find that it is a 
myth. After paying all statutory obligations for interest and sinking fund. it 
seems Clear that the revenue (which is always improving) for the current year 
(endiog March 81st, 1903) will cover all working expenses. The expected loss 
of £19 referred to in the‘panic report turns out to be a forecast for the year 
ending March 81st, 1904: 
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It is true that no depreciation іч included in the reckoning, but no depre^nia- 
tion is allowed for in the accounts of the Tnnbridze Wells Corporation eleo- 
tricity department, which has been in operation seven or eight years. If that 
ія reasonable and defensible arrangement (and І do not say that it is not, 
since I am informed that it was recommended by Sir William Preece), why 
should the telephone department be saddled in the first year of its existence 
with d^preciation amounting to KI. (, n- proposed by Mr. Hicks, of the Stock 
Exchange? Under the license, the telephone department has a purchaser 
provided for i*- system when its term runs out, and is consequently in a much 
stronger position than the electricity depar*ment. Yet because somebody 
thinks that £19 may possibly be lost during 1904, the telephone system must be 
thrown into its rival'sarms at an inadequate price, and without proper security 
for payment. 


I am, sir, yours, &c., 
A. R. BENNETT. 

A deputation from the Tunbridge Wells Telephone Protest Com- 
mittee was to wait upon the Postmarter-Gencral yesterday (Thurs- 
day), and in the afternoon tbe members were to hold a conference 
at the Cannon Street Hotel with representatives of various Borough 
Councils from different parts of the country, and representatives of 
the National Chamber of 'Trade. 

The Postmaster-General some days ago intimated to the Tunbridge 
Wells Corporation that the proposed sale of the telephone system 
involved so many important points that require the fullest investi- 
gation and consideration that he will be unable to decide whether 
he can, or cannot, consent to the license being transferred, before 
the date mentioned in the proposed agreement—November 22nd. 
Therefore, unless the Corporation can secure an extension of time 
from the National Telephone Co., the sale of the undertaking can- 
not take place. The Town Clerk has been conferring with the 
National Telephone Co. as to an extension of time. 


ELECTRIC TRAMWAYS. 


By С. HOPKINSON, M. I. C. E., B. HOPKINSON Амр 
E. TALBOT, M.LC.E. 


(Abstract of Paper Read before the Institution of Civil Engineers, 
November 11th, 1902.) 


THE authors’ experience bad been gained principally in the con- 
struction of the tramway systems of Leeds and Newcastle-on-Tyne, 
and the paper discussed a number of important points in tramway 
practice, which were illustrated by reference to these two systems 
of tramways. 

The nature of the load on a tramway generating station was dis- 
cussed, and it was shown from actual records to what extent 
increasing the number of cars resulted in making the load more 
uniform. With 70 cars or more, the load was so nearly constant 
that the steam-consumption per unit was substantially the same as 
though it were constant and equal to the mean. Hence in a station 
of this size, equalisation of the load by means of a storage battery 
was of no use a8 regarded economy, though in a small station it 
might be of great value. A storage battery equal to replacing one- 
third of the generating plant for half hour, should, however, be 
installed in a continuous-current power station for the purpose of 
replacing a generating unit in case of breakdown, and for running 
cars at night. The effect of short circuits on the generator was 
considered; in the worst case there might be а force equal to three or 
more times the normal force applied at the periphery of the armature 
for a period of ү of a second, that being the time which a circuit 
breaker took toopen. This necessitated a very strong connection 
between armature and fly-wheel. Another effect of the opening of 
the circuit breaker was the sudden dimipution of the load on the 
engine to nothing, which neceasitated special arrangements for pre- 
venting the engine from running away. ‘This required either very 
quick governing or a heavy fly-wheel. Except for short circuits, an 
ordinary governor and an ordinary fly-whecl were sufficient. Tacho- 
graph records showing the rise of speed on one of the Newcastle 
engines when the load was thrown cif were dircussed. The ques- 


tion of over-compounding dynamos was considered ; and dynamos 


wound for constant pressure were recommended. 

The simplest method of transmitting the power to the cars was to 
make the trolley wire into an electrically continuous network and 
to fecd the current into it at various points. In practice, however, 
it was found necessary to divide the trolley Jine into sections 
insulated from each other, each section being fed at one point. 
The points of division in the centre of a city were determined by 
considerationg of safety; in the outer districts. questions of 
economy and the necessity of keeping the variations of line 
pressure within limits might come in. The principles were 
illustrated by reference to Newcastle on Tyne. There was no 
objection to the line pressure occasionally dropping 100 volts below 
normal ; and this led to tbe result tbat a 21-minute service of cars 
could be worked up to a distance of 2 miles from a fecding point. 
The most economical size of cable was next considered ; the mean 
current density should rarely exceed 300 amperce to the square 
inch. This entailed a mean drop of pressure of about 13 volts per 
mile of feeder, and feeders could be carried to a distance of 1 mile 
or 13 miles without boosting. The loss in the trolley wire in supply- 
ing 10 cars on 1 mile of double track from one end was between 
2 per cent. and 4 per cent. of the power given tothe сагв. The con- 
clusion was that on the outer sections the line might be divided into 
sections 2 miles long. In many cases excessive traffic on a particular 
route had to be dealt with on a few days of the year, the traffic being 
emall on other days. This was illustrated by reference to a case in 
Leeds where 50 cars bad to be supplied with current on 20 days in 
the year at an average distance of 34 miles from the generating 


station. The method by which this was done with continuous 
current and boosters was discussed, and was compared with and 
found preferable to three-phase high tension transmission and con- 
version. The Leeds tramway system was as extensive a system as 
could be economically served by a single continuous current gene- 
rating station placed in the centre of the system. 

The most important requirements in a motor car for use in city 
tramway systems were that it should be capable of rapid and well- 
sustained acceleration, and that it should be able to go quickly 
up-hill These requirements could be fulfilled only by motors 
capable of travelling on the level at speeds far above what was 
allowable in practice. Curves were given showing the acceleration 
of the car from rest with various motors and under various condi- 
tions. A mean acceleration of З ft. per second per second up to a 
speed of 10 ft. per second could be obtained with motors of a type 
found to be satisfactory in Leeds and Newcastle. The effect of bad 
driving on starting was considered. ; 

There was much difference of opinion on the subject of earth 

returns. In Great Britain the Board of Trade restriction of the rail 
drop to 7 volts had made cases of electrolysis by return currents very 
rare, but it could not yet be said that absolute safety was secured 
for metallic pipes in the neighbourhood of tramway tracks. The 
resistance of the rails and bonds used in tramway practice, as deter- 
mined in experiments by the authors, was given. In а new fished 
and honded joint, a good deal of current went through the fisb-plates 
and sole-plates. The Falk cast-welded joint was described, and 
also the thermit-welded joint. It was unadvisable to use such joints 
on sbarp curves or on crossing & bridge with steep approaches, on 
account of the effect of expansion and contraction. On straight 
track, however, the lateral support to the rails prevented variations 
of temperature from doing damage. Experiments were described 
from which it appeared that from one-sixth to one-fourth of the 
current in the rails was diverted into the earth. A service of 
about 10 cars per double mile could be worked over a distance 
of two miles, the feeding point being at one end, without the 7-volt 
limit being exceeded. The system of return feedors in Newcastle 
and Leeds were described. Where the Board of Trade limit was 
exceeded, if all the current were taken out of the rails close to the 
power station, the extension of the return feeder to pointe about 
1-mile distant from the power station would produce a very marked 
reduction in the rail-drop, owing to the fact.that the great, concen- 
tration of current which took place in the centre of the city with 
converging routes was thereby avoided. ‘This was the system now 
adopted in Newcastle-on-Tyne, but provision had been made on the 
switchboard whereby the cars could be divided into two groups, 
each group being run by its own generator. The first comprised all 
the cars outside a radius of three miles, and the second all within 
that radius. In Leedsthe greater part of the current would be taken 
out of the rails close to the power station, but a portion sufficient 
to bring the drop of pressure in the rails within the legal limit would 
be sucked back through a number of return feeders sbout 1 mile 
long. Exceptional traffies at particular points were dealt with by 
special boosters and return feeders. The authors experimenta 
showed that a current of 300 ampercs in the rails between two 
points, 2 miles apart, implied a potential difference of about five 
volta between those two pointe. The pressure was proportional to 
the current within 1 per cent., which showed that the conduction 
of the leakage current tbrough the earth was metallic in its nature 
and not electrolytic to any considerable extent. Examination of 
the current in the raila and of the pressure at various pointe of the 
tramway system with a constant current of 300 amperes passing had 
shown that only a very small portion of the current got into the 
gas pipes. This result was discussed and was shown to be not sur- 
prising. The possibility of electrolysis with such currents as did 
get into the pipes was considered. Unless there were strata of such 
small extent and high conductivity compared with the average, and 
so placed as to cause a concentration of the current into the pipe 
to a density of a thousand times the mean current density or more, 
no corrosion of the pipe would take place, and the 7-volt limit might 
be exceeded many times without damage to the pipe. On the other 
hand, if such strata were present, electrolysis (with damage to the 
pipe) was duite possible even though the 7-volt limit was not 
exceeded. 


THE MUNICIPAL TRADING QUESTION IN 
AMERICA. 


AcconpING to an article in a recent number of Cassier's Magazine, 
the electrical industries in the United States are uneasy about the 
movement in favour of municipal ownership of the telephone, 
clectric lighting, &c , which are called “ public utilities." 

The advocates of the Sovialistic system use similar arguments to 
those we are familiar with in tbis country, claiming that the 
various plants can be operated by the municipalities at a coat of 
from 25 to 50 per cent. less than is charged by private owners, and 
with a view to obtaining accurate information, there is a demand 
fora more uniform method of preparing reporte relative to the 
actual expenses of operation and maintenance, and it is urged that 
a reserve fund should be provided to meet depreciation in the 
value of the assets of a plant, due to improvements of the art. 

In America the question of depreciation appears to be a more 
serious one than it is here, for it is alleged that it trequently 
amounts to 100 per cent. of the value 4n a single year. 

For tbe information of the American public, the United States 
Consul at Liverpool (Mr. James Boyle), prepared a report upon 
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some of the features of Municipal Socialism in Great Britain, 
which it is interesting to study, and “see ourselves as others 
us." 

“The writer points ont the difficulty in drawing the line as to the 
proper spbere of municipal socialism. The claim that municipalities 
are justified in providing " public necessities,” or, as they some- 
times call them, “public utilities,” is defined as undertakings 
essentially public or semi-public in their functions, which are more 
or less monopolies. 

The British Government has, it is contended, entered upon the 
domain of ‘National socialism " by owning the telegraph system 
and by its proposed gradual absorption of the telephones and the 
movement in favour of nationalising the railways and the coal 
supply, &c. ; 

The article alludes to numerous instances of the growth of muni- 
cipal trading in England, such as the Turkish Baths at Leamington 
and Herrogate, the water supply, and tramways of Glasgow aad 
Liverpool, the shares in the Ship Canal held by the Corporation of 


. Manchester, the purchase of the Alexandra Palace by North Metro- 


politan municipal authorities, the rabbit warren at Torquay, the 
oyster fisaery at Colchester, sterilised milk at St. Helens, the Hull 
Crematorium, the municipal racecourses st Doncaster and Ohester, 
the golf courses at Bournemouth, the stone flag factory at West Ham, 
the Municipal Hotels at Bradford and Liverpool, the Bristol Docks, 
&c., &c. 

It will be seen that in this enumeration there is а confusion of 
ideas between municipal trading and Socialism and municipal 
enterprise, which is quite another matter. All that tends to the 
improvement of the towns, such as the provision of public baths, 

arks, museums, schools of art, golf and racecourtes, and every- 
thing calculated to increase the attractiveness of thc locality belong 
to municipal enterprise a3 distinct from trading; and everything 
tending to promote improved health, such as the demolition of 
slums and the better housing of the very poor, are essentially 
undertakir gs within the legitimate province of a municipality: but 
the provision of electricity cannot be classed among the legitimate 
duties of local authorities any more than the supply of such 
absolute “utilities” as bread, meat, ard clothing, which should be 
left in the bands of the private trader. 

Mr. Boyle considers the ‘housing question as the one great 
predominating question in connection with municipal Socialism, 
and considers it as a heritage of former social and economic condi- 
tions, as well as of feudal land laws and past indifference on the 
part of municipalities, Parliament, and even of philanthropists, the 
compensation to the owners of insanitary property being one great 
ditheulty in solving the problem; but Mr. Boyle does not deal with 
the real crux of the question, viz, the removal of the industrial 
populations to the rural districts, by the establishment of manu- 
factories away from the congested towrs, which the development of 
electricity supply so greatly facilitates. 

Mr. Boyle refers to two schools of thought among municipal 
socialists, viz., those who not only advocate the municipaliration of 
water-worke, street railways, electric lighting and power supply, 
but who favour the public control of all departments of human 
production and energy, and the abolition of the private manufac- 
turer, trader, or tradesman. 

Mr. Boyle winds up his interesting paper by complimenting the 


municipal government in Great Britain as being honest, intelligent, : 


and energetic; and, as a rule, he thinks that politics has but little 
to do with the engagement or retention of civic employés. 

T Unfortunately, politics enter far too much into English municipal 
ife. | 


ELECTRIC SHOCK FATALITY. 


Ox Wednesday, November 12th, Dr. G. Danford Thomas, held 
an inquiry at tke Marylebone Coroner's Court into the 
circumstances attending the death of Evan S. J. Withers, 
aged 26 years, a fitter employed at the Metropolitan Electric 
Supply Co.'s works, South Street, Manchester Square, who 
was killed by receiving an, electric shock whilet at work 
on the 10th irst. Mr. Bamford, solicitor, watched tke case on 


behalf of the Metropolitan Electric Light Supply Co., whilst Mr. 


G. 8. Ram, cne of H.M. Inspectors of Factories (electrical 
department), watched the proceedings on behalf of the Home Office 
authorities. 

Deceased's father said that Withers had never complained of 
heart affection. 

William Norman, a fitter’s Jabourer, stated that on Monday 
evening he and deceased had to lay some copper strips down in the 
subways situated in the basement of the works. Witness and 
another man were in the subway to receive the copper strips from 
the deceased, who was in the engine room, and whose duty it was 
to pass the copper strips down through an opening in the floor. The 
Copper strips were between 20 and 30 ft. long, and ith of an in. 
thick ; they were like strips of ribbon. They had received down 
some 16 of these strips when Withers called out, and in looking 
round he saw his mate getting up off the floor, after having received 
а shock. He then saw that sparks were on the strips that had 
been laid down in the trench, and called out that they were “ alive." 
He looked upwards and saw that the deceased was on the 
ladder leading to the engine room, and he had hold of а 
post. Witness shouted out to him not to come down, 

Cause the place was "alive." Deceased’s for seemed to be 


slipping from under him, and the current was at once cut сї. 
Deceased fell off the ladder into the subway, and when he wert 
to him he found that he was insensible. Medical aid was at orco 
called in, but he died in about five minutes. The accident was 
cauged through the copper strip cutting the rubber around one of 
the mains as it was passed down; the wire came into contact with 
the live main. | 

Mr. Reginald Todd, chief engineer of the company, stated that, 
in letting down one of the copper strips, it had been allowed to 
catch and cut tbe indis-rubber that covered one of the mains, 
and the current (being on, the copper strips became charged, 
and also the post that deceased bad hold of, and thus it 
was that he received the shock. It was evident that suff- 
cient care was not taken in the lowering of the copperstrips. The 
Coroner asked whether it was not usual to protect the mains other 
than by india-rubber. Did they not have them enclosed in a wooden 
box? Mr. Todd said that it was not so enclosed. The mains were 
those which supplied their customers, and were perfectly safe if 
the india-rubber were not cut. After this experience, however, of 
course further measures would be adopted to protect them. Ihe 
men were fully aware the mains were alive, because the current 
was continuously on. The copper strip would easily cut tbe india- 
rubber in going down, because it bad a sharp edge to it. There wes 
a clean cut, just as if it had been done with a knife. 

Mr. Arthur Wyatt, electrical engineer, superintendent of South 
Street worke, said that the deceased had been working there for six 
months, and was an experienced workman. After the accident 
efforts to restore animation were resorted to, and Dr. Simpson 
was called, but Withers died very quickly. 

Mr. Withers, father of the deceased, said that his son was 
fully aware of the dangers of electrical worke, because previously re 
had worked with witness at the Leyton Electric Works. 

Mr. Wyatt, in reply to questions, said that at the time there was 
not considered to be any danger connected with the work, but in 
future other means would be taken by way of protection. There 
was nothing to prevent deceased from looking down the opening so 
as to see that the copper strip went down straight and did not 
touch the live mains. 

Dr. J. P. Simpson stated that he found deceased insensible, and 
endeavours were being made to restore animation. Deceased gave 
a few gasps and expired. Death was due to asphyxia, following an 
electric shock. 

The Coroner said that no doubt the company would see that 
every protection was provided in future to prevent a similar occur- 
rence. The jury returned a verdict of “Accidental Death,” and 
added a rider recommending that the company should in future ses 
that the mains were more effectually protected. 
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NEW PATENTS, 1902. 


Ccmpiled expressly for this journal by W. P. THOMSON & Co., Electrical Patent 
Agents, 322, High Holborn, London, W.C., and at Liverpool, to hem a)l 
inquiries thculd be addressed. 


23,933. “ Improvements in supports or hangers for overhead electric wires." 
T. F. BEN TIET. November 8rd. 

23,941. An automatic switch for motor bicycles and other motor vehicles.'' 
R. H. Wa4rrEK. November ard. 

28,949. “Improvements in electrical influence machines.“ A. ECKSTEIN and 
H. J. Coates. November 3rd. 

23,951. Protection for electrical conductors or live rails, applicable to rail- 
ways ortramways.” T. А<тох. November &rd. 

3 „A double wall - plug for electric lighting." H. Нсвванр. November 
9rd. 
23,969. “Improvements in projectors for alternating-current lamps.” 
A. EXGELSMANN. November 8rd~ (Complete.) | 

23,971. ''Improvements in or relating to electric motors.” О. H. Pikgiz». 
November 8rd. (Ccmplete.) 

24,013. ''Improveiuents in and relating to the attachment of carbon Bla- 


ments and incardescent electric lamps." F. Fanta and P. E. Buiten, 
November 3rd. 

24,031. Imprevements in and relating to electric cars.” T. T. HIXI IE. 
November 4th. 

24.083. * Improvements in oiling vertical electric motors, which are wo k«d 


intermittently as in the case of driving centrifugal machines direct by an 
electric motor. J. W. MACcFAELANF. (Of the firm of Watson, Laidlaw & Co.) 
November jth. i 

24,035. * Mica insulated cable.’ W, C. JonwsoN and S. PATERSON. 
November 4th. 

24,008, “Improvements relating to are lamps.” A. Dr Prypt. (Date 
applied for under Patents Act, 1901, June JOtb, 1902, Eeing date of applicatica 
in Belgium.) November ith. (Complete.) : 

24.075, "Improvements in and relating to conduct wires for overhead elec- 
tric tramways.” J. WHITEHEAD and H. J. WHITEHEAD. November 4th. 

24,089. “Improvements in electric switch lampholders.“ P. J. S. Til pE- 
MAN. November 4th. 

24,098. “Improvements in or relating to alternating-current generators.” 
H. Н, Laxe. «Tne General Electric Co., United States.) November Jh. 
(Complete.) i! | 

24,160. “Improvements in and connected with electric brakes." H. Н. 
DAE (The General Electric Co., United States.) November 4th. Ccm- 
plete.) и 


^ 94,101. “Improvements in methods of and apparatus for transforming 


electric energy.” E. A. CarorLAN, (The General Electric Co., United States.) 
November 4th. | | í 
24,104. "Improvements connected with trolley wires for electric trams and 
the like.” A. E. LE RossranoLt, November 4th.- . 
34,100. “Improvements in regulators for arc light systems.” H. Н, 


` LaxE. (General Incandescent Arc Light Co., United States.) Ncvember ith. 
(Complete.) й 
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24.111. Improved method of and means for reflecting electric light 
e:pecially suitable for shop window illumiaation applicable also for other 
uses." THe ALLIANCE ELECTRICAL Co., LD., and W. GitLHam. November (th. 

24,112. “Improvements in or relating to alternate-current traction systems.” 
W. M. Morpey and A. G. Hansanp. November 4th. 


24,122. “Anew and improved arc lamp." P. H. F. Srixs and C. B. Torr. 
November 4th. 


24,128. “Improvements in electric motors, the invention being applicable to 
electric fans." A. B. Hotsox. (Date applied for under Patents Act, 1901, 
November 4th, 101, being date of application in the United States.) Novem: 
ber 4th. (Complete.) 


24,182. Improvements in dynamo-electric machinery.“ 
November 4th. 


241,148. “Improvements connected with electric fuses.” W. B. Esso. 
November 4th. 


24,149. “Improvements connected with electric fuses.” W. B. Essox. 
November 4th. 


1 "Improved system of electric traction.“ J. GaLLowav. November 
5th. . 
24,192. "Improvements in and connected with the trolley collectors, trolley 


poles, and trolley standards employed in overhead systems of electrical traction.” 
W. E.RowLaNps. November Sth. 


24,205. “Improvements in switch lampholders for incandescent electric 
lamps and the like." J. HEwETT. November 5th. 


24,212. “Improvements in brush-holders for dynamo-e‘ectric machines." 
E. A. CABOLAN. (The General Electric Co., United States.) November 5th. 


24,220. ‘Improvements in connections for electric conducting wires." W. 
Peto and T. O. Kent. November 5th. 


94,939. "'Improvements in telephone systems.” A. ExsrROM, November 
5th. 


94,947. "Improvements relating to electric switches." C. B. Ave. and M. A. 
McLRAN. November 5th. 


94,260. "Improvements in or relating to trolleys for electric railways with 
overhead conductors." E. LixAvGE. November 5th. 


24,825. ''Improved apparatus for testing the efficiency of electric lamps." 
R. P. WiLsoN and G. G. M. HaupiNGHaM. November 6th. 


24938. ‘Improvements in electric incandescent lamps." F. E. W. BowEN. 
November th. 


24,330. “Improvements in apparatus for the generation and application of 
electriv currents fer electrolysis." F. E. ELMORE. November 6th. 


24,331. ''Improvernents relating to electrolytic cells," P. A. Gurk. Novem- 
ber 6th. 


24,361. "Improvements in and connected with electricity meters.” E. 
ScHATTNER. November 6th. 


24,874. Improvements in ard relating to electromotors." J. MacLean and 
H. L. Gattoway. November 7th. 


94,383. “An improved device for use in connection with electrical contacts.” 
M. SUTHERLAND and E. Marcctsen. November 7th. 


94.4410. “Improvements in and connected with electrically energised pendu- 
lum clocks." G. D. GRAN TK. November 7th. 


21,429. Improvements in insulated electrical conductors." J. P. HOOPER, 
November Tth. 


24,465. Improvements in controll'ng devices for electric motors. applicsble 
to the motors of elevators and the like.“  Wavooop & Oris, Lip. (Otis 
Elevator Co., Incorporated, United States.) November 7th. (Complete.) 


24,457. "Improvements in current collectors for trackless electrical cars 
with overhead conductor.” H. J. Нлррам. (Dr. Wiesengrund, Germany.) 
November 7th. 


94,479. "'Automatic e'ectrical cut-out.” D. R. Bavce. November Tih. 
(Complete.) 

24,462. Improved manufacture of cores for arc lamp electrodes," C. D. 
ABEL. (Gebruder Siemens & Co., Germany.) November 7th. 

24,477. "Improvements in means for coupling metallic cores, cables and the 
like." H. Sipepottos. November 8th. 

24,478. “Improved central exchange telephone systems." 
November 8th. 

24.499. An improvement in the construction of pendant, bracket and 


standard fittings ard globes for gas and electric lighting.” T. Foun and F. Fonp. 
November fth. 


M. McLaren. 


B. BRANDER. 


24,511. The guard for an electric tramcar." T. W. WiLsoN. November 
8th. 

21.17. A new and original method of constructing electrical heating and 
cooking apparatus, and resistances for general electrical work." M. HANKIN. 
November eth. 


24.531. A new and improved ‘detector’ or appliance for use in testing for 
electric currents.” C. OLIVER. November &th. 


94,38. “Improvements in [repaymert electricity meters.” F. J. BEAUMONT, 
November 8th. 


PUBLISHED SPECIFICATIONS, 1900. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 322, High Holborn, W.C., and at Liverpool, price, post free, 9d. 
(in stamps). 


21,688. ‘Improvements in apparatus for obtaining direct electrical impulses 
or currents from alternating electric sources," G. B. Batten. Dated December 
8rd, 1900. 


91,861. ‘Improvements in controlling electrio boosters.” British 
Thomson-Houston Co. (E. M. Hewlett, New York, U. S. A.) Dated December 
3rd, 1900. 

91,662. ‘Improvements in methods of securing pole-pieces to electric 
machines." British Thomson-Houston Co. (H. G. Reist, N.Y., U.S.A.) Dated 
December 8rd, 1909. 

91,8:0. ''Improvements in or relating to electrical governing or controlling 
apparatus." E. F. Moy and P. H. Bastie. Dated December 8rd, 1900. 

91,686. “Improvements in electrical storage batteries or accumulators.” 
L. E. Lacroix. Dated December 3rd, 1900. 

21,08. Improved means for holding the inner glass and lower carbon of an 
electric arc lamp." F. J. Green. Dated December 8rd, 1900. 

91,901. An arrangement of electrical resistance especially adapted for 
electric ero lamps." F. J. Green. Dated December 8га, 1900. 

21,909. "Improvements in and connected with wireless telegraphy.” A.E. 
Blondel. (Date applied for under Sec, 103 of Patents, &c., Act, 1593, May 3rd.) 
Dated December 3rd, 1900. 

21,983. ‘Improvements in electric arc lamps." Crompton & Co., A. J. 
Hodgson and J. W. Ewart. Dated December 4th, 1900. 

21,991. “Improvements in connections for electrical conductors." W. B. 
Cleveland. Dated December 4th, 1900. 

22,006. An improved oscillating thermo-motor applicable to various pur- 
poses.” J. Hartig. Dated December 4th, 1900. р 

22,010. An improved method of connecting electrical conductors," W. B. 
Cleveland. Dated December 4th, 1900, 


22,019. ‘Improvements in storage batteries." A. Meygret. Dated December 
4th, 1900. 


ust "Improvements in aro lamps.” J. Velle. Dated December 4th, 
1900. 


22,026. Improvements in electric wave telegraphs.” A. J. Boult. (American 
Wireless Telegraph Co., Wis., U.S.A.) Dated December 4th, 1900. 


22,126. ‘‘Improvements in apparatus for wireless telegraphy.". J. A. 
Fleming and Marconi's Wireless Telegraph Co. Dated December Sth, 1900. 

22,142. A new or improved telephone relay.” E. 8, Hagemann and 
V. Poulsen. Dated December 5th, 1900. 


22,196. "Improvements in electric aro lamps.” British Thomson-Houston 
Co. Communicated.) Dated December 6th, 1900. 


22,197. “Improvements in electric arc lampe." British Thomson-Houston 
Co. (Communicated.) Dated December 6th, 1900. ` 


22,933. "Improvements in or relating to electric railways, tramways, and the 
like, on a sectional conductor system." C. Kando. Da December 6th, 1900. 


22.253. "Improvements in and relating to electric switohea for use in con- 
troling motors." E. T.Parker. Dated December "th, 1900. 


22,273. “ Improvements relating to electrical plug resistance boxes, and 


like apparatus, and to switches therefor.” С. T. Cambrell and T. E. Cambrell. 
Dated December 7th, 1900. 


22,281. “Improvements in the means for suspending electroliers, electric 
lamps, and the like.“ E. Fletcher. Dated December 7th, 1900. 

22. 5. “Improvements in current collectors for electric vehioles.’ British 
Thomson-Houston Co. (Communicated.) Dated December 7th, 1900. 


22,286. ‘Improvements in electric switches." British 1homson-Houston Co, 
(Communicated.) Dated December 7th, 1900. 


22,287. ‘‘Improvemerts in synchronising apparatus for electric alter- 
nators." British Thomson-Houston Co. (Communicated.) Dated December 
7th, 1:00. 

22,258. ‘Improvements in means for attaching pole-pieces to electric 
5 British Thomson-Houstan Со. (Communicat:d.) Dated December 
th, 1900. 


22,316. ‘‘ Improvements in or relating to electric cables or conductors." W.J. 
Glover. Dated December 7th, 1900. 


12,930. ‘* Improvements in alternate current measuring and indicating instiu- 
ments." W. M. Mordey. Dated December 7th, 19C0. 


92,879. “Improvements in apparatus for the manufacture of electrical insu- 
latiog inater.&:s." E. A. Claremont. Dated December ttb, 1900. 


22,411. ‘Improvements in and relating to the electric return for electric 
tramways or street railways.” W. B. Sayers. Dated Deoember 8th, 1900. 


1060. 2. “Electrical resistance switch.“ J. Cusworth. Dated December 11th, 
00. 


22,5156. An automatic battery contact for electric bells.“ A. B. Mudie. 
Dated December, 11th, 1900. 


22,521. '*A method of marine or land night signallirg." G.Cawley. Dated 
December 11th, 1900. 


22,572. Improvements in or relating to electrostatic machines." K. Schall. 


RODA Gebbert & Scha:l, Erlangen, Bavaris, Germany.) Dated December 
llth, 1900. 


22,584. An electric furnace with two bedplates." A. C. Keller. Dated 
December lith, 1900. 


99,565. "Improvements in flexible supporting structures for electric lamps." 
W. F. Brewster. Dated December 11th, 1900 

22,599. '*Improvements in the manufacture of inoandescence bodies for 
electric glow lamps." A. Just and R. Falk. Dated December llth, 1900. 


22,605. “Improvements in and relating to plate holders for electric accumu- 
lators." T. Müller. Dated December llth, 1900. 


22,606. “ A process for chemically consolidating the active material of electric 
accumulators.’ T. Müller. Dated December llth, 1900, 
22.662. Process for the manufacture and repair of electrical glow lamps." 


F. iom A. Scharf, L. Loti, 8. Loti abd R. Latzko. Dated December 12th, 
1900. 


22,678. Improved means for use in transmitting energy to electrically-pro- 
pelled trains or tramcars," S. H. Short. Dated December 12th, 1900. 


22,679. Improved means applicable for use in operating and controlling 
electrically-propelled trains or tramcars.“ 8. H. Short. Dated December 12th 
1900. 


22,698. ‘Process of extracting and reducing metals by electrolysis." F. H. A. 
Hamilton. Dated December 12th, 1900. 


22,699. “ Process of recovering and separating metals from their ores and 
concentrates thereof." F.H. A. Hamilton. Dated December 12th, 1900. 


22,775. "Animproved arrangement of cut-outs and apparatus for the better pro- 
tection of electric cables and generators." Callender's Cable and Construction 
Co., and J. O. Callender. Dated December 18tb, 1900. 


22,719. “Improvements in mounting telepbonic instruments and accessories, 


So as to admit of interchanging or renewal of the various parts." M. Byng and 
F. G. Bell. Dated December 18th, 1900. ` 


22,788. ‘‘Improvements in joints for earthet ware pipes or conduits, &nd in 
H. е 


the means employed for producing the same." Doulton and C. E. 
Morris. Dated December 14th, 1900. ` 


22.819. ‘Improvements in high-tension electric fuses.” A. Eckstein and 
A. J. D. Kraut e. Dated December l14tb, 1900. 


22,818. Improvements in arc lamps." J. D. F. Andrews. Dated December 
14th, 1900. 


22,002. ‘Improvements in electrolyt’o methods and apparatus." E. Edser 
and M. Wilderman. Dated December 14th, 1900. 


22,910. “ Ao improved means for tilting the shades and lamps of electric 
lighting pendants.” J.B. Belcher. Dated December 15th, 1900. 


28,014. “Improved high voltage quick-break single-pole, double-poles, ot 
multi-poles switch." A. E. Short. Dated December 17th, 1900. 


29,100. '* Improvements in galvanic batteries.” C. A. Allison. Dated 
December 18th, 1900. | 


23,107. ‘Improvements in galvanic batteries." `C. А. Alliscn. Dated 
December 18th, 1900. 


23,146. “Improvements in electricity meters.” 
Deceinber 18th, 1900. 


28,148. ‘* Improvements in or relating to the connection of current con- 
ductors separated by Gilatation gaps and apparatus therefor.” K. Holzmann. 
Dated December 18th, 1900. 

28,156. "Improvements in the arrangement and connection for single ard 
multiplex wireless telegraphy.” V. I. Feeny. Dated December 18th, 1500. 

23,163. “Improvements in portable apparatus for wireless telegraphy for 
military and other purposes." J. A. Fleming and Marconi's Wireless Telegraph 
Co. Dated December 18th, 1900. 

23,242. “А new or improved regulating device for electric current genera: 
tors." M.de Hoor, F. Reinitz and L. Stark. Dated December 19th, 1900. 


23,254. "Improvements in telephone systems.” G. B. O. Sleebos, Dated 
December 19th, 1900. 


23,810. "Improvements in electrical accumulators.” British Power Traction 
and Lighting Co., and G. J. Gibbs. Dated December 20tb, 1900. 

23,923. „An improved controller and switch for electric lifts," J. Bush and 
М.Т. Medway. Dated December 20th, 1900, ; 

29,801. “Improvements in and relating to electrical fuse carriers for distri- 
bation boards and the like.“ G. Sperryn and W. H. Wood. Dated December 

st, Ё 


23,366. “Improvements in or connected with electric motors," W. Whiteley. 
Dated December 21st, 1900. 


E. Schattner. Dated 
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THE SCIENCE OF BUSINESS. 


Ir is not a little curious that the nation which for nearly 
100 years has borne Napoleon’s sneer of being boufiquiere, 
and has regarded the epithet as a compliment rather than as 
a reproach, should now lie under the accusation of being 
unbusinesslike. The complainants are not simply the 
minor prophets of the halfpenny press: they range down- 
wards from the deepest thinkers of the age and the most 
experienced men of affairs; the defendants are not merely a 
merchant here and a manufacturer there : they comprise the 
whole community, even the central Government of the Empire. 
We indignantly deny that we are a nation of amateurs, 
but we admit it in many of our actions. A Secretary of 
State proposes to study on the spot one of the countries it 
is his duty to govern, and we are lost in admiration at the 
enterprise of the man; for it seems only just to have 
occurred to us, after centuries of departmental and party 
control, that specialised knowledge is as desirable at 
Downing Street as it isin the counting house of a large 
company. 

In his opening address to the 149th session of the Society 
of Arte, Sir William Preece, chairman of Council, has 
recently preached from a text first given him, perhaps, by 
Lord Rosebery, who desires to see the Empire run on busi- 
ness lines, laying down the principle that there is a science 
of business as there is a scientific side to everything else; and 
although by endeavouring to formulate the laws of that 
science in a brief discourse, whereas they demand presenta- 
tion in a lengthy treatise, Sir William has of necessity been too 
superficial in many matters, and too discursive throughout 
to do justice to his subject ; he has, nevertheless, called 
attention to a most important. matter, and has given us 
much food for thought. 

There is undoubtedly a science of business. Many of its 
Jaws have already been discovered by the processes of trial 
and error so beloved of the British race; but owing to the 
secrecy which is equally characteristic of our fellow country- 
men, few of these laws have been expressed in black and 
white, being left to be elaborated afresh by each man for 
himself as he gained experience, and being lost to the world 
when he no longer remained among us. The facts that a 
certain kind of business can (most probably) never exceed 
certain dimensions, that its gross profits are strictly limited, 
that its expenses must not be more than a fixed percentage 


` of the revenue, are patent to all observers, and in well- 


managed businesses the laws are generally obeyed. 

But the fact that capital is only required in a business to 
carry it on, that capital cannot be watered and raised 
indefinitely during reconstraction and combination out of all 
proportion to the earning power of the business without 
eventually bringing the concern to ruin—recognition of this 
fact appears to be limited to the company promoter and the 
professional speculator; for the private investor is never in 
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such a state of exaltation as when, during the boom in an 
industry (of which he usually understends nothing at all), 
he hastens to put his life's savings into a company which is 
simply being beomed in order that the trained financier may 
unload himself at a profit. 

The science of the reserve fund, too; the relative advan- 
tages of internal and external insurance against special 
risks, such as that of fire; depreciation of buildings, plant, 
and machinery, not necessarily at the conventional rates, 
but at percentages more accurately representing the require- 
menta of the particular industry under consideration, and 
the doctrine of the scrap heap—all these are sketched by Sir 
William Preece. 

But there are other branches to the science of business; 
one of which, the science of the directorate, must not be 
overlooked. No business can hope to succeed unless it has 
business men—men who understand the science of buying 
and selling, and the science of financing—on its board ; but 
neither can a manufacturing business flourish unless its 
board also comprises highly skilled electricians, engineers, 
or chemists, according as its processes are electrical, engi- 
neering, or chemical. The technical men must not inter- 
fere unduly with the financial men, but must bow to their 
decisions on matters of pure trade and finance; but the 
financiers must be equally ready to lend an ear to the sug- 
gestions of their specialised advisers, and must be willing 
on occasion to forego immediate profit for the sake of future 
economies. 

We are fully in accord with Sir William Preece in think- 
ing that many of our business men require more instruction 
in the science of business, and that many of our large busi- 
nesses are not conducted on sufficiently business-like lines, 
Indeed, our argument that the boards of industrial com- 
panies frequently need an addition to their technical strength 
is in no way antagonistic to this; it points in the same 
direction. The more we know of any subject, the more 
deeply are we impressed with our own ignorance; and the 
more thoroughly a business man has studied the exact side 
of business, the more does he realise his limitations, and the 
more humbly does he take advice from others. 

It is, as Sir William Preece insists, and as we have pointed 
out times without number, mainly our capitalists and em- 
ployers who need better technical and commercial education ; 
it is to their conservatism that we shall owe whatever of de- 
creasing prosperity in the future may be in store for the 
British nation, after due allowance has been made for the 
operation of causes which we are powerless to resist. We 
cannot check the progress of the United States and of 
Germany, we have no right to desire to do ко; and we 

cannot, therefore, avoid losing much of our pre-eminence. 
Still our duty is plainly to develop all our own resources— 
resources which are probably greater than those of any 
other country; and we are justified, within the bounds of 
moderation, in proclaiming the errors of our commercial 
and industrial system. 

The destructive method is simple and free from grave 
danger of doing harm ; but there are pitfalls before the man 
who attempts to construct. Just now we are being wildly 
called upon to adopt, without criticism or revision, the ideas 
of Germany and the States, which, we are told, are 
admirable and incapable of improvement. Admirable they 
may be, albeit Germany is in the throes cf an industrial 


crisis, and the States may have a huge labour war to wage; 
incapable of improvement they certainly are not, even in the 


countries for which they were elaborated. . 


It is perfectly true that Germany and the States have an 
advantage over us in possessing practically no industrial past, 
and so being able to write upon a clean slate ; but it is just as 
true that we have advantages over them in our past, pro- 
vided we study the lessons which are written on the slate. 
Being by very nature non-scientific, the Briton requires his 


slate; being if anything too scientific, or theoretical, the 


German is happier without one. In almost every attribute 
of mind the German is different from the Englishman—he 
puts up with State control which would bring about a 
revolution here ; and therefore methods suitable for Germany 
are more likely to be unsuitable for Great Britain than the 
reverse, 

Of the citizen of the United States it is not yet possible 
to judge so clearly, and we cannot tell whether the lessons 
he has learnt, or is now by way of learning, can be applied 
to us without modification. In after-dinner speeches we 
refer to the States as peopled by our cousins— descendants 
of our forefathers— another branch of the Anglo-Saxon race, 
In truth the modern American” is a new variety of the 
human species, and is no more British in his notions, habit 
of mind, and prejudices—though he often is still in his 
sentiments and affections—than we are Norman, Danish, or 
Celtic. The American is born of English. Irish, and Ger- 
man ancestry, with stray infusion of blood from all the other 
nations of the earth ; and until he bas more fully developed 
a national character beyond that of dollar-worship and con- 
tempt for every body and thing not American, and until he 
has written more history, he is not for us to copy blindfold. 
Our duty it is to revise and improve our commercial and 
industrial methods without further delay, but we must do it 
by and for ourselves ; and in codifying a Science of British 
Business to effect the alteration, we possess priceless and 
unrivalled material in the records of our own past. 


WE have drawn attention more than 
once in our columns to the comparative 
: neglect of electro-chemical study by the 
professors and students of English University and Technical 
Colleges. It is true that within the last two years, steps 
have been taken at one or two Institutions of the first 
rank, to remedy this state of affairs; and at Victoria 
University, Manchester, and at one of the East London 
Technical Colleges, special courses of lectures upon electro- 
chemistry and electro-metallurgy have been arranged, and 
are, we believe, now in course of delivery. But when one 
compares what has yet been attempted in this direction in 
this country, with the provision made for these subjects in 
Germany, one is compelled to admit that we have consider- 
able leeway to recover as regards the opportunities and 
facilities for studying these new branches of science. 

A recent issue of the Zeitschrift f. Elektrochemie 
contains details of the lecture courses on electro- 
chemistry and electro-metallurgy and the allied subjects 
arranged for delivery at the German Universities and 
Polytechnies during the winter session, 1902-1903. From 
this report we find that no fewer than 23 such institutions 
provide special courses in these branches of science. 

At many of these places, special professors have been ap- 
pointed for these new branches of study, and at Berlin, at 


Electro-chemistry 
in Germany. 
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Darmstadt, and at Karlsruhe, no less than seven distinct 


courses of lectures have been planned. | 
When one remembers that this attention to electro- 


chemistry as a serious branch of study is no new growth in 


Germany, the fact that nearly all theoretical investigations 
relating to electro-chemical processes are due to German 
workers finds ample explanation. 

We hope when the present revision of our educational 
system is completed, and the new authorities have taken 
over the control of our secondary and technical schools, that 
some attention will be given to this question, and that funds 
will be provided for providing electro-chemical laboratories 
and lectureships in connection with several of the leading 
technical institutes in this country. If such a course should 
necessitate the reduction or withdrawal of funds from some 
of the smaller institutions of this character, we shall not 
complain. 

‘It is possible to spread our educational butter too thin, 
and the past ten years’ experience of technical education 
work in this country seems to indicate that we have 
gacrified efficiency to breadth, and that in future we shall 
act more wisely if we concentrate our efforts upon the 
education of the picked few at well equipped and endowed 
central technical institutes or colleges. 


Wu have recently had brought under 
our notice a specification, which we may 
suppose embodies. in its general conditions the consulting 
engineer's matured ideas of justice as between purchaser and 
contractor. The work to be done consists of the rewiring 
of a business place in a busy city. The consultant first 
stipulates that he is to be the sole judge in any casc of 
dispute, without appeal to any independent jurisdiction 
whatever. He next demands that all making good is to be 
done at the contractor’s expense by the purchaser’s builder, 
to the satisfaction of the purchaser's architect. But 
how is the unhappy tenderer to commercially calculate such 
a risk as this? On the completion of the work the con- 
tractor is to keep a man in charge of the plant for such 
time as may be necessary to fully instruct the purchaser’s 
servant in the working of the few electric motors provided 
under the contract. No limit of time is specified, and the 
contractor has to take his chance as to whether the man he 
has to teach is suitable for the work, or such a dufter that 
it may be next to impossible to teach him. These are a few, 
and only a few, of the stipulations, but they show that there 
are yet consultants who, in imposing conditions upon con- 
tractors, appear to forget that one part of their duty is to'be 
fair to both parties, and that the imposition of such unjust 
stipulations only reacts in their clients having a higher price 
to pay for their work without the quality being in any way 
improved. 


Up-to-Date Justice. 


The LCC. and Technical Education. A motion 
stands in the name of Mr. W. Crooka in favour of thc Technical 
Education Board being instructed: (a) To report. whether the 
preeent Act under which they administer the funds placed at their 
disposal by the Council is sufliciently elastic to enable the Board to 
grant scholarships tenable partly in a technical school and partly in 
а Workshop, and if such scholarships cannot be granted, to suggest 
in what way the Act might be amended to enable such scholarahips 
to be granted subject to the approval of the Council; and (5) to 
consider the desirability of approaching the Corporation of the City 
of London with a view to some system being promoted under which 
the Council and the Corporation might meet the ever-increasing 


Inability, in many instances, ofyparents to pay premiums, 


difficulty of apprenticing boys in London in consequence of the 


A METHOD OF DETERMINING THE 
EFFICIENCY OF DYNAMOS. 


Br J. R. ASHWORTH, M.8c. .(Vicr.) 


Ix the determination of the efficiency of dynamo-electric 
machines the direct measurement of the power supplied 
mechanically has always presented difficulties, and the sub- 
stitution of electrical for mechanical measurements has 
usually been adopted. Hopkinson's method of employing 
two similar machines, one as motor and the other as gene- 
rator, modified by Rayleigh and Swinburne, allows all the 
measurements to be made electrically, and the only objection 
which can be raised is the possible inconvenience of having 
to use two similar machines. Swinburne has also devised 
an electrical method of finding the power supplied to a 
generator, by measuring the losses electrically and adding 
these to the electrical output. An objection to this method 
is that the test is not made under precisely the conditions of 
full load, as it is assumed that the losses are the same 
whether the current in the armature be small or large. 

As an alternative to the electrical method, I suggested 
in 18937 that it might be possible: to determine the 
mechanical power supplied to the generator from observa- 
tions on the rate of change of the rotational energy of the 
armature under the conditions of full load. It was proposed 
to run the machine at a velocity a little higher than the 
speed at which the efficiency was required, and whilst it 
was yielding full output to cut off promptly the driving 
power and to determine the rate of change of speed of 
the armature as it slowed down past the given speed. The 
rate of change of angular velocity at that speed would 
measure the retarding forces, and hence the power to 
maintain the armature in rotation. 


If 1 = the moment of inertia of armature and appendages 
w = 2x n = the angular velocity, 
then 4 1 w? = the rotational energy, 


and го gs ua the rate of change of rotational energy. 


dt 
This would be the expression for the power required to 
maintain the armature in rotation at velocity w. 

In machines of high efficiency wkere the output would 
produce a very large retarding force, the drop in the speed 


of the armature would be too rapid to allow of an accurate 


determination of 24 unless the moment of inertia of the 


armature and its appendages was very large. A test of 
efficiency has not yet been carried out on these lines. 
Nevertheless, now that the tendency of modern design is 
to construct the armature on the model of a fly-wheel, it is 
not unlikely that the method might be used successfully 
with such machines. In any case, however, the moment of 
inerti: of the armature could be suitably increased by keying 
to the shaft a heavy fly-wheel. | 
M. Routinf in 1896 published an account of a test 
of efficiency in which he had employed the principle of this 


method. He makes use of the expression, I w oe to find 


the stray losses (hysteresis, friction, windage and eddy 
currents), which were the only retarding agencies in opera- 
tion in his test, and to these he adds the output in order to 
obtain the power supplied to the machine. Instead of 
determining г he eliminates it hy plotting a second retarda- 
tion curve in which the retarding forces are augmented by а 
known amount by means of a brake. He thus forms two 
equations between which г disappears. | 

C. Liebenowt likewise published in 1899 an account of 
experiments of the same kind which he had carried out. 

Prof. A. Hay] has contributed to the subject by re- 
counting these experiments and by devising several methods 
for determining the moments of inertia of armatures, with 
an account of his own experimental resulta. 


* Electrician, No. 30, p. 459, 1893. 

T Electricien, 15, p. 42, 1898. Eclairage Electrique, October 24th, 

1896. 

t Electrotech. Z., No. 20, p. 274, 1899. 

$ ЮгествісаІ, Ruyrew, Vol. 47, pp. 287, 327, August, 1900. 
D 
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My suggestion for the determination of 1 was to plot two 
retardation curves, one of the armature by itself and the 
other of the armature loaded with a disc fly-wheel of known 
moment of inertia, the retarding forces being frictional forces 
only by preference.* 


If (© an be obtained from the retardation curve for a 
given speed with the armature alone, 


and % is the value for the same speed when the fly- 


wheel is attached and 


if 1 „ 'the moment of inertia of the fly-wheel has been 
calculated, then | 
га, the moment of inertia of the armature is 
( do wdi) 
Iw (d w' wilt), - — (4/1) 


If the fly-wheel remains attached under any tests, 1, the 
moment of inertia of the whole, is 


I= I, + I. 
With any set of retarding forces in action, it will only be 


I, = 


necessary to obtain ; 7 from the retardation curve for any 


assigned speed, e, in order to calculate the power required 
to maintain the machine at that speed. 

An example of this method of determining 1 and its 
application for obtaining the efficiency of a dynamo is here 
given. Mr. Robert Beattie, B.Sc., kindly undertook to 
supply me with the necessary data, which he obtained from 
a Crompton series dynamo in the Hopkinson Laboratory of 
Electro-technics at the Owens College, Manchester. 

The following are the particulars of the machine and 
details of the experiments. 

Output : 

At 1,200 revolutions per minute, 75 volts and 60 amperes, 
equal to 4 ‚900 watts. 


Resistance of field magnets (Rm) = 0:05 ohm. 
Resistance of armature Ra ... = 0°04 „ 


Ra + Rm = 0°09 ohm. 
Mass of disc fly-wliecl (м) = 63°96 kilos. 
Diameter of ditto (2 R) = 53˙3 cm 


2 
Hence = ШЕ = 9:27 x 107 C.G.S. units. 
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DIAGRAM 1. 


Throughout the whole coursé of the experiments the field 
magnets were maintained at full excitation from an inde- 
pendent source. Thespeed was then taken to be proportional 
to the readings of a Weston voltmeter connected across the 


* Dettmar shows that the friction remains constant whether the 
asmature be loaded with a fly-wheel or not. =н, Z., No. 20, 
рр. сое | 


terminals. 

known. 
The armature was run up to a high velocity, current being 

supplied to it as for a motor ; the current was then switched 


The voltage at one given speed was previously 


off and the armature, alone at first and afterwards with the 


fly-wheel attached, was allowed to come to rest against the 
retarding forces due to friction and hysteresis. . 

The values obtained have been plotted as curves in 
Diagram I., and tangents to these curves have been drawn 


З | d 
at different speeds for the evaluation of 17 


DiAGBAM 2. 


Selecting the speed 890 revolutions per minute, or 14:8 
per second, we have 


In 
1 without the fly-wheel = 2:804, and 
A 


In 
=. with the fly-wheel = 0:199, 


so that the moment of inertia of the armature is 


didt 
1. = Iw quat, — dnjdi 
0°199 
— 9,9)” 22 te Lied 7 
= 227 x 2804 viy Х 10 
= 0174 x 107. 
Hence 
1 = I. + ly = (0174 + 227) x 10 
= 9:44 x 107 C.G.S. 


Calculating the efficiency, n, as 
Output 


— —— —üö —— —— 


Output + losses? 
we have 
Output, at 1, 200 revolutions per minute = 4, 500 watts. 
Stray losses at the same speed = 4 т? І л 47 
= 966 x 20 x 0305 x 
107 ergs per sec. 


= 589°4 watts, 
and copper losses = €? (Ra + Rin) 
= 60? x 0°09 
= 324 watts, | 
Total losses = 589°4 + 324 = 913˙4 watts. 
Thus = 0,900 озі. 
4,500 + 913 


The efficiency is therefore 83°1 per cent. 

The analysis of the stray losses may be attempted by 
assuming that the hysteresis and frictional losses are propor- 
tional to the speed, and the eddy current losses proportional 
to the square of the speed. The energy wasted in. stray 
losses is then 


pet pe as og + pn’, 
at 


| dn 
or 4 71 = А + BN. 
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The curves of 27 for open and closed circuit all tend to 
| dn * 


cut the axis of no speed about the value 0:105 for a 
во that A may be calculated as 
A = 4x71 x 0105 x 107 
= 96°63 x 0:105 x 107 
= 10°15 x 10. 
Hence the frictional and hysteresis losses, corresponding 
to the first power of the speed are— 
An = 10°15 x 20 x 10? ergs рег sec. 
= 203 watts 
at 20 revolutions per second or 1,200 per minute. 
The eddy eurrent losses must therefore be— 
589 — 203 = 386 watts. 
The losses are separately — | | 
324 watts 


Copper losses... don ез 

Friction, windage and hysteresis 208 „ 

Eddy currents ... is 386 „ 
Total 913 watts 


For the sake of comparison an independent set of 
observations was rapidly taken of the power required to 
compensate the stray losses by the electrical method, the 
dynamo being run as a motor whilst the fields were 
maintained at full excitation. 


, The data thus obtained are given in the subjoined table :— 


TABLE. 
E Коо E JJ з сосы NIETO 
A. v. S | Stray losses 
Revs. per Revs. per | Amperes Volts at Watts | = Watts — . 

minute, second. | supplied. | terminals. grs | AYR, 
1,040 | 17°33 75 56:0 420°0 | 417:8 
900 15:0 6:4 48:6 3110 . 3094 
720 12:0 7 588 38:9 225 6 2243 
154:0 1530 


560 9˙33 | 51 302 


— —-—-———--.— ee — 


The power consumed by the stray losses can be calculated 
from the expression— 
4721 dn 
T" Iu 


dt 
for each speed, and we get the following comparison : 


| Stray losses. 
Speed, revs. eure Tyr : -— om: Е 


рег second. 
|  AsA Y — A? R. As 4 т?рл 9" 
dt 
Ji ĩͤ ES N | ae 
178 | 418 | 407 | 
15:0 | 309 300 
12:0 224 | 199 


9:3 | 153 | 113 
JJ ³ 


The agreement for the higher velocities seems satisfactory, 
especially as the electrical test, was not carried out, until some 
ume after the retardation tests were made, and the state of 
the bearings was probably not the same at each time. 


Referring to the graphs of т two features will be noticed, 


In the first place, the power per revolution per second con- 
sumed by the strav losses for any given output is not 
faithfully represented by the linear expression 


А + BA, 


Attempts have been to obtain a more complete expression. 
G. Dettmar f has made experiments, from which he deduces 
the law that the power loet by friction increases as the 
square root of the cube of the speed, and a term involving 
nt would need to be introduced into the above expreseion. 
Есш ыы Us 

* This can also be ob'ained from the curve of speed and time as 
the value of the tangent where the curve cuts the axis when the 
armature comes to rest. А 

T Electrotech, Z., No. 20, pp. 203—218 ; No. 38, p. 397, 1899. 

Ditto No. 22, pp. 357—377, 1901. 


W. Peukert * has also recently carried out some tests for the 
purpose of analysing the losses very carefully. 


The curves of 47 here given seem to correspond more 


nearly to an expression of the form 
| A + Bn + On, 


80 that some part of the losses appears to be proportional to 
the cube of the speed. 

In the second place, if the stray losses are independent of 
the output (where the field excitation is constant), then the 
electrical power yielded ought to be proportional to the 
intercept on the vertical axis between the curve for closed 
circuit, and for open circuit for any given speed. When the 
circuit was closed throngh 10 ohms and 5 ohms respectively, 
the currents would be almost exactly as one to two, since the 
armature resistance is nearly negligible, and therefore, the 
curve for the smaller current should lie midway between the 
carve for the larger current and the curve of open circuit. 

This does not appear, however, to be realised in the 
diagram (uuless there is some error in the observations) but 
whether the discrepancy is due to some change in the fric- 
tion, or to a variation of the eddy current losses when the 
armature is with and withont current, has not been traced. 
It would consequently be desirable to determine the power 
absorbed by a dynamo when running at full load in a more 
direct way than by summing the losses found under tlie con- 
ditions of no load. It was with this object in view that the 
method of estimating the power supplied to a dynamo by 
retardation curves was originally devised and for which it 
geems specially useful. 

For a further development and simplification of the use 
of retardation curves for efficiency determinations, reference 
must be made to a paper by Dr. Sumpner read before the 
Birmingham Philosophical Society, and published at the 


beginning of this year. 


Pd 
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‘THE INDICATION OF EARTHS ON 
TROLLEY STANDARDS, 


ONE of the standing regulations made by the Board of 
Trade with respect to the use of electric power on tramways 
is to the effect that the trolley standard shall be maintained 
in efficient metallic connection with the metal fittings on 
the roof of the car, and with the metal frame of the car. 
This regulation has replaced one which, with all due respect 
to the Board of Trade, was much less sensible. But we 
live and learn—and sometimes act on our acquired knowledge. 
This first regulation, which was inserted in Statutory Rules 
and Orders, 1896, No. 747, applying to the Dublin Southern | 
Tramways, was as follows :—* All metal fittings upon the 
roofs of the carriages within 6 ft. of the trolley standard 
shall be carefully covered with insulating material to a 


thickness of at least тд; in., and this covering shall be con- 


stantly maintained in efficient condition.” t 

As а matter of fact, custom and experience have modified 
the earthing regulation—which, of course, applies to 
double-deck cars only—so that it is the general practice to 
connect the trolley standard to the earth through some 
indicating device, and to connect to earth separately the 
metal fittings (handrails, &c.) of the upper deck. 

We say that it is the general practice to do this, but we 
know that many а car goes out of the. works with the 
metal work of the top-deck practically insulated from earth, 
and in some instances where the specification has called for 
earthing this has been effected by means of a ne wire or 
something equally absurd, fastened under a bolt or screw, so 
that the first leakage that happens along just melts the 
earth wire, and so prepares a shock for the next comer. This 
earthing should be carried out with heavy wire running to 
at least two points on the ironwork, and connected thereto in 
a reliable fashion. | 

Until quite recently the indication of a connection between 


* Peukert uses the method of retardation curves which he says 
yields rapid and reliable results. 
Т Bee “ Electrical Traction," Ernest Wilson. Appendix. 
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the trolley head, or cable, and the trolley standard has been 
performed by two 250-volt lamps, which are wired in series 
between the trolley standard and the car earth. Under normal 
conditions these are out, but they glow with greater or less 
brilliancy according to its resistance when there is a fault in 
the trolley standard. An indication of a fault is dependent, 
therefore, on both lamps remaining intact, and it is essential 
that the circuit be tested every day before the car goes out. 
This is done easily, and with no waste of time, by touching 
the trolley wire with the bare pole before putting the wheel 
on the wire. If the lamps do not glow, the car must not go 
out until the fault has been remedied. Sometimes trolley 
poles are carefully insulated up to the trolley head with tape 
and varnish, in which case this test could not be applied ; 
but we would suggest that the reason for the insulation is 
that, on some parts of the line the trolley pole rubs one 
wire while the wheel is on the other. On some side-running 
systems this may be difficult to remedy after construction 
except at great cost, but, in many cases, a little attention to 
the overhead wiring will render this insulation—which is 
unsightly and expensive to maintain—unnecessary. 

There are practically but three places at which a fault on 
a trolley occurs. These are on the insulating sleeve separating 
the trolley head from the pole, on the cable inside the pole, 
and on the insulators carrying the contact arrangement 
which permits the trolley pole to be turned indefinitely in 
one direction. Now these causes of faults may be reduced 
by one-third immediately, and the failures themselves will be 
reduced in much greater proportion by preventing the pole 
from making more than one revolution, and so doing away 
with the finnicky insulators. 

So Jong as the stop which prevents the pole turning too 
far be made strong enough to resist the assaults of the insane 
portion of the conductors, this type of standard is infinitely 
preferable to the other, but both are offered for sale and find 
about equal favour—on new work. Wherever the continuous- 
revolution standard is causing trouble the engineer can 
devise and fit a home-made stop, which will save its cost in 
a very short time. 

Failures from the other two causes should occur infre- 
quently ; almost never by reason of the cable breaking down. 
The insulating sleeve will break down in proportion to the 
care with which the trolley head is put on, and according to 
the material of which the sleeve is made. Rubber is used as 
arule; buta reliable, easily-made substitute, is a sleeve made 
of micanite plate (flexible). It is desirable to dry this out 
with a torch lamp after the head has been clamped up 
tight, then apply more pressure in order to squeeze out any 
exuded moisture. Double split ebonite or vulcanite sleeves 
have been tried, but these are relatively expensive, and are 
too brittle. i 

After several years’ experience with the earth lamp system 
of indicating faults, we can say that we know of no 
case of a claim being made for shock caused by contact with 
a trolley standard at 500 volts or some less pressure. 
Motormen and conductors (the latter ure more likely to spot 
the lighted lamp in the day time) are, or should be, 
instructed to turn all passengers off the roof when a fault 
occurs, even though there be no room for them inside, and 
to keep the car in service only till they pass a depót, or are 
able to get another car by some other means. 

After looking to the safety of the passengers, the next 
thing is to keep the service good by hook or by crook, espe- 
cially on a single line. We contend that both these points 
are gained by the simple and cheap lamp method ; although 
the usual warning might be duplicated orally to advan- 
tage by connecting a magnet coil in series with the 
lamps, which when energised would operate a bell-ringing 
relay. 

It ix, therefore, with apprehension that we observe certain 
devices being put on the market which in operation first, of 
all put a dead short on the line and then cripple the parti- 
cular car on which the fault has occurred. 

At present we know two of these devices. One consists 
of a fuse which holds a switch blade in an off position 
till the fuse is melted by the passage of current between the 
trolley standard and earth. When this happens the switch 
is pulled by a spring into contacts, which are joined respec- 
tively to the trolley standard and earth. At the same time a 
bell starts ringing. 


The other device is much more crude and uncertain. as 
it is more complicated mechanically. 

It consists of a few turns of heavy wire wound on an iron 
core, and connected in series with the standard and ground. 

The passage of a current through the solenoid pulls up 
an armature, which is hinged to the bottom of the magnet 
core. This action may or may not release a small metal flag, 
painted red, which will drop through an opening at the side 
of the cast-iron box containing the whole device, at the 
inks time causing, or not causing, a local bell circuit to be 
made. 

It is not possible for an'unauthorised person to interrupt 
the action of either of these devices, so that the motorman 
has nothing for it but to pull his pole down and wait for the 
following car to push him home. In the case of a single 
line it is easily seen that where loops are awkwardly placed, 
as they too often are, the service will be disorganised more 
or less seriously in the first place by cars waiting in their 
passing расе and after that by the loss of time caused by 
taking the cripple to the nearest sheds, which may be off the 
route entirely. 

If the danger arising from an earthed trolley were great, 
or the risk of even small shocks considerable, we should 
have nothing but praise for the “ inventors of these earth 
indicators; but, as we have pointed out, the risks are very 
minute with the existing safeguards, which need not cause a 
minute's delay to traffic. 

If the inventors say that the great object of their 
indicators is to give warning of incipient leaks, we reply 
that entirely sufficient warning can be obtained by means of 
a bell circuit, which will not require the earthing of the line 
for its operation ; or, preferably, the trolley standard would 
be connected to earth through a light fuse placed as a shunt 
to the indicator lamps. This would render the standard 
innocuous till the moment when the resistance of the fault 
fell low enough to pass sufficient current to blow the fuse ; 
at which juncture the earth lamps would light, warning the 
conductor to turn passengers off the top. 

The other methods proposed are tóo drastic to be adopted 
without inquiry. | 


ELECTRIC RAILWAY WORKING. 


Tur following data relating to the performance of the trains on the 
Liverpool Electric Railway may be of interest, though they are 
unofficial. 

The times were taken with a stop watch, and the total time 
occupied in a journey from end to end is measured from the 
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ExkATUM.—In Position 5 the current in each case 16 allowed to fall to 220 
amperes before passing to the first parallel position. 


moment that the train begins to leave one terminus until it comes 
to rest at the platform at the other terminus, which ie, of Ed 
the only fair way to make the test. Curves are given un а 
roughly the currents taken by two and three-coach trains, 
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OBSERVATIONS TAKEN DURING THR First Two Days’ RoNNING OP THE NRw AccRLERATED TRAIN SRRVICR ON THE 


LIVEBPOOL OVERHFaD ELEOTICG Ra IL WA x. 


DAR common to all tests:—Number of trains running—four 3-coach, four 2-coach ; frequency of service, 
74 minutes; number of stops, excluding termini, 15; length of line, 68 miles. 


EMT ELENCO CERCLE CE 
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Date U UU—UP U зе o . 1/10/02 ^ 1/10/02 | 2/10/02 | 2/10/02 | 2/10/02 | 2/10/02 Average. 
Time PN - T T - m .. 345 pm. 414 p.m. 11.23 a.m. | 11.52 a.m. | 3.24 p.m. '3 25 р. m. | 

m. S. m. 8. | m. 8. m. в. m. 8. m. R. 
Total time end to end of line e 5. 2235 22 44 21 48 21 49 22 52 23 8. 22 29 
Mean speed, including stops, miles per hour .. 1793 ' 1780 | 1858 18:58 17°71 1810 ‚ 180 
Total time at stations T s 234 220 229 2 37 3 8 324 245 
Mean speed, excluding stopa, miles per hour 2028 19°85 20'095 21:01 20:51 2102 | 205 
Average time at stations. - eo 010 | 0 93 | 0 99 | 0105 | 0126 | 0136 , O11 
Total time, controller in series position T Р | 151 2 2 2 29 2 14 2 31 2 28 2 16 
Average do. do. Sat . | 0 70 0 76 0 93 0 84 0 94 0 92 0 85 
Total time, controller in parallel position. . | 11 54 10 56 11 30 10 59 11 47 11 0 11 21 
Average do. do. Nas | 0446 . 0 41 0 43 0 41:2 0 442 0 412 0 42'5 
Total time, controller in full parallel position. ..1 929 742 9 55 9 24 10 31 8 59 9 20 
Average do. do. . 0855 | 0288 | 0372 | 0352 | 0394 | 0317 035 
Total time, train running with current off .. i 6 16 7 26 5 20 5 59 5 26 616 6 7 
Average do. do. e j 093% 0 28 0 20 0 29:4 0 20-4 0 2:5 0 23 
Total time, brakes on js zs eis sc] D12. 1 6-5 4 25 4 36 4 40 5 7 5 1 
Average do. мо —V .. 0195 0 228 0 16:5 0 17:2 0175 | 0194 0 18 
Total time, train coasting, brakes off .. oy ee 1 4 1 21 0 55 1 23 0 46 1 9 1 6 
Average do. do. s не — 0 4 065 ‘+ 038 0 51 0 29 0 43 0 41 
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CURRENT TAKEN BY A Two-CoacH TRAIN ON THE LIVERPOOL. OVERHEAD ELECTRIC RarLway IN DIFFERENT POSITIONS 
OF THE CONTROLLER DURING THE PERIOD OP ACCBLERATION. 


Date, August 31st, 1902. Automatic cut-out set at 1,000 amperes. 
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CURRENT TAKEN BY A THREE-CoíACH TRAIN ON THE LIVEBPOOL OVERHEAD A 10 RAILWAY FOR DIFFERENT POSITIONS OF THE 
CONTROLLER DUBING THE PERIOD OF ACCELERATION. 


Date, August 31st, 1902. Automatic cut-out set at 1,000 amperes. 
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Rzcogp or Power DELIVERED AT Bus-BARS AT THE GENERATING STATION OF THE LIVERPOOL. OvERHEAD ELEcTRIO RAILWAY FOR 
WORKING THE NEw ACCELERATED TRAIN SERVICE. 


No. of trains running four 3-coach, four 2-coach ; service, 74 minutes. 
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| Current used by rotary 


| oe power 5 XM | Boosters. | _ кш, need W anie, | converters for transmission 
| y generator at bus-bars. discharge. A йй ый Custom House. Herculaneum. and auxiliary purposes. “system at боот) 
| Amps. Volts. Amps. | Ampi: Volts. | Amps, Volts. | Ampe. Volts, Amps. Volta. | Amps. Volte, 
Oct. 4 1,915 520 226 | 388 68 | 400 . 60 298 123 289 520 178 520 
Oct. 6 1,977 519 239 388 76 306 63 306 121 | 299 519 183 519 
| PEN. ODE "m oe 
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The results are obtained by averaging the switchboard register between the hours of 8.30 a.m. and 6 p.m. Outside these hours the traffic 
falls off considerably. 
Assaming the overall efficiency of the traction boosters to be 80 per cent., we get the following results :— 
Total train miles per hour = 113°6; total watts per hour for trains = 938,344; watts per train mile = 8,260. 
Assuming also weight of three-coach train to be 55 tons, and weight of two-coach train to be 40 tons, we have watt · hours per ton- 


mile = 194. 


The Custom House and Herculaneum boosters were connected up to the running rails, and the Alexandra booster to the middle rail 
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controllers in different positions; these readings were obtained for 
as many positions at each station as was possible. The controller 
was always allowed to remain in the full series position until the 
current fell to 250 amperes, as it was found that putting the motors 
in parallel before the current fell to this value, caused the value of 
the current in the first parallel position to be so great as to open the 
automatic cut-out, which was set at 1,000 amperes. 

The power consumed by the trains was calculated by averaging 
the engine room log sheets, on the dates mentioned, and therefore 
includes all leakage from the third rail, so that the result is pro- 
bably in excess of the true values. 


OUR LEGAL QUERY COLUMN. 


' [Questions addressed to the Editors for insertion in this column: should 
be written, on one side of the paper. Free use of fictitious names, фс. 
may be made. Answers are furnished by a duly qualified lawyer, 
but the Editors cannot undertake to be responsible for the accuracy of 
the views which he may express.] 


"HACKALL" writes:—' We thank you for your reply to our 
inquiry in the REviEw of last week. The only statement made in 
the Provisional Order re charges to customers is as follows :— 

„Fourth schedule, Section 1.— Where the undertakers charge any 
consumer by the actual amount of energy supplied to him they 
shall be entitled to charge him at the following rates per quarter :— 
For any amount up to 20 units, 13s. 4d., and for each unit over 20 
units, За. | 9 

“This clearly gives the Corporation the right to charge апу sum 
up to 8d. per unit for light. DOES IT INCLUDE MOTIVE POWER? 

" [n tne Corporation book of rules, which we enclose, page 14, 
the following charges are given for lighting and motive power. 

"329. . . . All current supplied for motive power or heating 
purposes through a separate meter shallibe charged at the rate of 
per unit:— 

21d. for 1st 1,000 unita, 
2d. " 2nd ,» »" 


lid. „ 3rd „ „ and over. 


"Our matter now resolves itself into the following: —If our 
client instals his motor-generator before any fresh rule is made by 
the Corporation, can he demand a supply at 21d. per unit? 

" Have the Corporation E.L. Committee the power to charge our 
client a higher rate for his generator than they do thejother users 
of motors ? " | | 

*." It appears from the copy of the rules under which 
*" Hackall's " Corporation supplies electricity, that applicants for cur- 
rent are to be bound by the conditions therein contained. In these 
circumstances, the answer to the question under notice depends 
upon the construction which the Court would put upon the rules. 

Can а consumer obtain current at motor rates, and use it for 
lighting purposes by means of a motor-generator ? 

An opinion has already been expressed in this column, that inas- 
much as this procedure is contrary to the spirit, if not the letter of 
the rules, a supply authority would be entitled to refuse a supply 
for a motor-generator, except upon lighting terms. It is true that 
the Provisional Order does not differentiate between curremt for 
“ motors" and “lighting,” but it is clear that the charge is within 
the legal limit. It is also true that nothing is said in the Corpora- 
tion rules as to the use of motor- generators; but the fact that 
“motor” and lighting terms are specially provided raises a pre- 
sumption that current need not be supplied at motor rates when it 
is to be ultimately used for lighting. In the circumstances, 
“ Hackall " is recommended not to instal his motor-generator unti] 
be has made his position clear to tbe Corporation. 

The above opinion is put forward in the absence of any definite 
authority; and it is conceivable that by interpreting the strict 
letter of the rules a Court of Justice might come to a different con- 
clusion. It would, perhaps, be safest for Hackall” to consult his 
legal adviser before he takes definite steps. 


————!— M 
APPLICATIONS TOR ELECTRICAL POWERS. 


Tux following is a first list of applications which have so far been 
filed for lighting, tramway, power and railway schemes for next 
gession of Parliament :— 

Electric Lighting (Applications by Companics).—Blackheath and 
Greenwich District Electric Light Co., Lewisham and District 
Electric Supply Co. and Crystal Palace District Electric Supply Co. 
(purchase of other undertakings by first-named company); Tad- 
caster Electricity Co. (extensions); Hendon; Gainsborough ; South 
Shields (County of Durham Co.); Oldham ; Isle of Sheppy, Sitting- 
bourne and District; County of Kent Electric Power Distribution 
Co.; Cambridge Electric Supply Co. (extensions); Bridgwater and 
District Electric Supply and Traction Co.; Ingleton Electric Light 
and Power Co.; Wilmslow (Alderley and Wilmslow Electric 
Supply, Ltd.); Newcastle-upon-Tyne Electric Supply Co.; and 
Walker and Wallsend Union Gas Co. (transfer of the latter's under- 
taking to the former). 
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Electric Lighting (Applications by Councils). — Brent wood: 
Sheffield ; Prestwicn ; Walton - uvon-Thames; Wood Green; Sid. 
mouth; Llantrisant and Llantivit Fardre; Caerphilly; Leigh ; 
Woolwich (bulk to Foote Cray); Sutton Coldfield ; Cheltenham : 
Chard ; Brighton ; Stoke Newington (agreements with Islington and 
Hackney as to supply); Dover (transfer to Corporation). 

Electric Tramways and Light Railways (Companies! Applications )— 
Barrow-in-Furness (B.E.T.); Croydon and District (B.E.T.); South 
Lancashire Tramways Co.; Manchester Southern (Cheshire); 
Coventry Electric Tramways Co. (extensions); Poole and District 
Electric Traction Co.; Birkenhead and Chester; Harrow Road 
and Paddington Tramways Co.; South Staffordshire Tramways 
(Lessee) Co.; Tynemouth and District Electric Traction Co. (exten- 
sions); Dudley, Stourbridge and District Electric Traction Co.; 
North Cheshire (B. E. T.); Wellingborough and District (B. E. T.); 
Didcot and Watlington Extensions (Light Railways Development 
Co.); London United Electric Tramways; Romford and District 
(Empire Electric Light and Power Co.); Stroud District and 
Cheltenham (Co.); Mid-Yorkshire Tramways Co. (also electric 
lighting powers); Ripon and District Light Railways (Power and 
Traction, Ltd.); Hove, Worthing and District (B.E.T. Co. and 
Brighton and Shoreham Tramways Co.); Manchester Southern 
Tramways (Lancs.) (Co.); Maccleafield and District (Co.). 

Electric Tramways and Light Railways (Councils Applications).— 
Sheffield; Hudderstield; Burton-upon-Trent; Stockport; Cardiff; 
West Ham; Bury; Ilford; Birmingham; Rochester; Leigh; 
Sutton Coldfield; Newcastle-on-Tyne; Brighton; Hove; Don- 
caster (light railway extensions): Pontypridd; Wigan; Becken- 
ham ; Erith. 

Electric Power and Railway Schemes.—L. B. and S C. Railway; 
Coventry and Arley; G. E. Railway; Charing Cross, Euston and 
Hampstead Railway ; G. N. and City Railway (re capital) ; Cheshire 
Lines Committee ; City and N.-E. Suburban Railway; S.-E. and 
L. C. and D. Railways; N. W. London Railway (extension); C. and 
S. L. Railway (extensions and subways); Metropolitan Diatrict 
Railway, two Bills (various powers); Gt. Northern, Piccadilly and 
Brompton Railway; Great Northern, Piccadilly and Brompton 
Railway Co. (new lines and extensions); North-Western Electricity 
and Power Gas scheme (Chester, Stafford, Derby, Flint and Den- 
bigh); Cleveland and Durham County Electric Power Co. 

Miscellancous.—Post Office acquisition of sites in Southward for 
the construction of an electric power station. Bill for the altera- 
tion and adjustment of existing areas of supply of electricity in 
London and parts detached therefrom. 


——-—-—————— 


A SURVEY OF ELECTRICAL PATENTS 
GRANTED IN THE UNITED STATES. 


(Concluded from page 659.) 

WE have given a short summary of the patents dealing with 
the generation of electricity, and with its use for lighting, 
motive power and traction. We turn now to the electrical 
transmission of messages by telegraph and by telephone. 

Telegraphy.—This, as may readily be supposed, is a large 
class, containing no less than 4,337 patents for the period 
covered by the official report, which does not go back to the 
date of the invention of the telegraph but covers only the 
last 30 years. A serious problem about the beginning of 
this period was to find a means of sending more than one 
message at a time over one and the same wire, and a patent 
for this invention was granted on April Ist, 1873, (Reissue 
No. 5,344) to Stearns, who introduced a duplex system with 
а condenser in the artificial line, by which two messages 
could be sent simultaneously in opposite directions, Nichol- 
son in 1885 (l'atent No. 332,550. December 15th) intro- 
duced a quadruplex telegraph capable of sending two mes- 
sages in the same direction. In this instrument there were 
two independently-operated keys, ene controlling the 
polarity while the other controlled the tension of the 
line. In multiplex telegraphy a patent was obtained 
on October 9th, 1888, by Delany (No. 286, 278), 
who proposed to provide a mechanism at each station for 
successively connecting the line circuit to different 
independent circuits through a series of contacts. In later 
years alternating currents have been used for this purpose 
of multiplying messages, a particalar frequency being chosen 
for each transmitter and receiver’ different from those used 
with the others. (See the patents of Pupin, Nos. 640,515 
and 640,516.) Much ingenuity has been shown in devising 
mechanisms by which the message transmitted is at once 
printed off at the receiving station. An early patent for an 
invention of this kind is that of Howe, No. 150,953, May 
19th, 1874, while a later and more perfect system, based Prof, 
a different principle, is shown in the patents of the late Prof. 


months ago. 


RO EEE LIT DELO ELD DED EEL -Ъ- $$ 
vol. 61. No.!1,905, Novzusza 28, 1902] THE ELECTRICAL REVIEW. i 898 
— —— MC E EEEE — cn iR 


Rowland, Nos. 622,636, 689,415, 689,753, 689,754, 691,667, 
699,574, 699,575. Burry's patent No. 680,693 shows a 
method of printing the message at once in page form, instead 
of on the tape. Another telegraphic invention, of a some- 
what different character, is what is now known as the 
telautograph, of which various forms are to be found. An 
early form is shown in. Cowper’s patent, No. 217,588, July 
15th, 1879. : 

In wireless telegraphy there are 65 patents. The first 
Marconi patent is 586,198, while*Lodge's syntonic system 
is protected in patent No. 609,154. ' 

Telephony.—The patents in this class, which number 
3,969, begin with Bell’s patent, No. 174,465, March 7th, 
1876, the fundamental patent in the art. The same inventor 


on January 30th, 1877, obtained another patent, No. 186,787, . 


for the metallic diaphragm in a magnetic telephone. The 
well-known Berliner patent, No. 163,569, of November 17th, 
1891, covered, broadly, the method of transmitting speech 
microphonically. The use of finely divided carbon in a loose 
state in а microphone was patented by Hunnings, No. 
246,512, August 30th, 1881. The patents for systems of 
connecting subscribers to exchanges and with one another 
are many and various. An early form known as the Law 
system, in which a separate talking wire is provided to con- 
nect each subscriber with the central operator, is disclosed in 
Shaw’s patent, No. 220,874, October 21st, 1879. In recent 
years many attempts have been made to abolish the central 
pperator and to provide an absolutely automatic system. 
Inventions of this character are contained in the patents of 
Callender, No. 511,874; Strowger, Nos. 289,798 and 
291,201; Seligmann-Lui, No. 639,186 ; and Faller, No. 
086,892. 
Some of the most recent advances in the art have been 
made in connection with long-distance telephony, perhaps 
the most notable being the inventions of Pupin (Patents 
‚ Nos. 652,230 and 652,231) to which a considerable amount 
of attention was given in all the technical journals about 18 
His invention has been introduced on a line 
between New York and Chicago, and has enabled satis- 
factory telephonic communication to be made between New 
York and Denver. 
Electro-Chemistry.—The importance of electricity in the 


chemical industries at the present day may be realised from 


the following summary of the position, as given by the 
Western Electrician :—* Electro-chemical methods ‘are now 
employed for the production of a large number of elements, 
such as the alkali and alkaline earth metals, copper, zinc, 
aluminium, chromium, manganese, the halogens, phosphorus, 
hydrogen, oxyven, and ozone; various chemicals, including 
the mineral acids, hydrates, chlorates, hypochlorites, 
chromates, permanganates, disinfectants, alkaloids, coal-tar 
dyes, and various carbon compounds, white lead and other 
pigments ; varnish; in bleaching, dyeing and tanning; in 
extracting grease from wool; in purifying water, sewage, 
sugar solutions, and alcoholic beverages.” lt will be seen 
from this list that the field for the commercial use of 
electrolysis is already exceedingly wide, and yet electro- 
chemistry, as applied in commerce, has grown up entirely 
within the past 25 years. 

Taking first the manufacture of metale, we find the most 
striking change in the case of aluminium. In 1878 the 
price of this metal in America was nearly £2 10s. ($12) 
per lb., while at the present time it is only 34d. (35 cents) 
per lb., thanks to the introduction of electro-cbemical pro- 
cesses of manufacture. One of the earliest succeseful pro- 
cesses was that described by Patents Nos. 319,785 and 
324,658 of 1885, granted to the brothers Cowles, but this pro- 
cess has been superseded by that of Hall, Patent No. 400,766 
of 1889, in which alumina dissolved in fused cryolite is decom- 
posed electrolytically. In the manufacture of copper, prac- 
tically all the refining, except that of copper from Lake 
Superior, is now done electrolytically, the process being that 
described by Farmer, in 1885, in his Patent No. 822,170. For 
the production of sodium and potassium, the most notable 
processes are those of Castner (Patent No. 452,030, of 1891) 
and of Nautin (Patent No. 541,465, of 1895), while 
Castner’s electrolytic method of producing caustic soda, 
sodium carbonate, and chlorine (Patent No. 528,322, of 
1894) has achieved a notable success. This process is in 
extensive use in this country at the works of the Castner- 


Kellner Co., at Runcorn. It consists of using a movable 
mercury cathode, which, when charged with sodium, can 
be made to flow into an adjacent chamber, where it is 
exposed to water, with the result that the sodium is dissolved 
by the water, and the mercury is ready to be returned 
for a fresh charge to the brine chamber. Acker's patent, 
No. 649,565, of 1900, describes a process of manufacturing 
alkali and a halogen gas, which has gone into extensive public 
use in the manufacture of caustic soda. For the production 
of chlorates, chlorides are electrolysed ; вее the patents of 
Gall and De Montlaur, No. 492,003, of 1893; Gibbs and 
Franchot, No. 493,023, of 1893 ; and Gibbs, No. 665,426, 
of 1901. 

This enumeration of some of the electro-chemical processes 
now in common use is necessarily scanty, but mention must 
be made of two substances which have been brought into 
common use solely by the development of electro-chemistry. 
The first is carborundam, or silicide of carbon, which is now 
used for many very different purposes—for example, as a 
Substitute for emery as an abradant, and as a material for 
shirt buttons. By Acheson’s Patent, No. 492,767, of 1893, 
this is prodaced by passing an electric current through a 
mixture of silica and carbon. The second substance is 
calcium carbide, the production of which in the electric 
furnace has led to the introduction of acetylene gas as an 
illuminant. The process of manufacture is described in 
Willson’s patent, No. 541,138, of 1895, 

Batteries.—For various forms of primary battery, 978 
patents have been granted in the United States in the 30 
years covered by the official report, while for secondary 
batteries the number of patents is 847. The modern storage 
battery dates from the patents of Faure, No. 252.002 of 
1882, and of Brush, Nos. 266,090, of 1852, and 276,155, 
of 1553, in which a paste of lead oxide is applied to the 
lead electrodes, which are placed in dilute sulphuric acid. 

Railway Train Signalling.—Numerous deviees for 
operating an interlocking system of signals on railways were 
patented long before electric traction had been developed, 
ard patents were granted as early as 1880. On this subject 
see the following U.S.A. patents :— 


1880. Cummings, No. 226,199 ; Saxby, No. 230,200, 
1881. Tilden, No. 240,054. 

1883. Harper, No. 273,681. 

1885. Johnson, No. 317, 137. 

1886. Hambay, No. 342,907. 

1889. Do., No. 406,213. 

1892. Pfeil, No. 472,393. 


1893. Dutton, No. 503,530. 

In recent years attempts have been made to supplement 
the line-signalling by devices which enable signals to be 
made on the locomotive itself, and even to apply the air 
brakes automatically should the driver not answer the 
alarm. Such a system is described in the patents to De 
Wallace, Nos. 617,232 and 623,503 of 1899. 

Electric Brakes.—'The necessity for emergency brakes on 
electric tramcars and trains has led to the introduction of 
devices whereby the motors are made to run as generators, 
thereby actuating electro-magnetic brakes. See the patents 
of Potter, No. 546,247 of 1895, and of Case, No. 548,952 
of 1895. As the slowing up of the motors diminishes the 
energising current in the brake, arrangements have been 
made to throw into the circuit automatically at such a time 
a storage: battery, thereby maintaining the brake current 
at a proper strength. See Sperry’s patents, Nos. 571.409 
and 574,120 of 1896. For an electro-magnetic brake shoe 
applied to the rail, see Newell’s patent, No. 616,956, of 
1899. 

Motor Vehicles.—The electric automobile is not yet as 
perfect as we may hope to see it, but improvements are con- 


tinuously being made, and the number of patents in this 


sub-class already numbers 513. Some of the latest improve- 
ments will be found in the specifications of the following 
patents :— 

1897. Morris and Salom, No. Woeds. 
No. 585,371; Mazim, No. 594,805. 

1898, Knudsen, No. 613,420. 

1899. Hunter, No. 629,079. 

1900. Sperry, No. 643,258 ; Riker, No. 661,553. 

If space permitted we might go on to notice nunierous 
other sub-classes, such as electric clocks and time service 


579,890 ; 
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electrically- controlled range finders, electric typewriters, safe 
protection, burglar and fire alarms, engraving and multi- 
colour printing by electrical processes, and so on; but 
enough has been said to show how important an agent 
electricity has now become in the service of man. Ite 
importance wil, no doubt, increase enormously in the 
years to come, for in spite of the rapid progress that has 
heen made, as this survey of electrical patents shows, our 
electrical appliances are in many cases still in a transition 
stage, and great developments may take place at. any 
moment. 


SOME NOTES ON OVERHEAD TRAMWAY 
WIRES. 


By LIONEL E. HARVEY. 


IT can almost be said that safety to the tramway-using 
publie is as much dependent on the good condition of the 
overhead construction as on the efficiency of the braking of 
the car. 

There are three main conditions that conduce to this 
Safety :—(1) the line should be constructed in & proper 
manner; (2) the line should be periodically inspected in a 
proper manner ; (3) the line should be used by the motormen 
in a proper manner. 

1. Construction of the Line,—With regard to this, apart 
altogether from the questions of the sightliness and trim ap- 
pearance of a line, there are several main features to be 
necessarily observed. Firstly, the poles should be of sufficient 
strength not to * whip" unduly. Theoretically, they should, 
of course, be heavier on the convex side of a curve, both in 
side-arm construction and in span work, but this is 
very seldom carried out, owing to the fact that complication 
is caused in planting, and it is pretty generally the practice 
to use one size of pole, sufficiently strong to take curves, and 


to leave a large factor of safety when used on the straight. 


Secondly, in bracket-arm construction, the pipe of which the 
bracket is made should be of sufficient strength not to bend 
from the point where the stay rod is attached, and there 
should be a sufficient number of stay rods of suitable lengths 
to prevent this bending. Thirdly, the metbod of suspension 
of the trolley wire to its supports should give an ample 
margin of safety. Opinions differ ав to whether it is better 
to solder the ear to the wire or not. If theear is soldered, it 
is absolutely imperative that the operation should be carried 
out in a most careful manner, otherwise the wire will be 
softened, drawn out, and weakened, and to these causes is 
generally due the breaking of the wire at an ear. Before a 
hot iron or metal pot is applied to the ear, the strain should 
be taken off the wire on each side of it. The author 
has seen instances in which, through neglect of this precau- 
tion, the wire has been reduced in diameter as much as 20 per 
cent. at the lip of the ear, and all the hardness has been taken 
out of it. The insulating bolt must be amply strong enough 
to take side strain on curves, and should be properly screwed 
into the ear and tightened. 

In bowstring and span construction, where double curve 
hangers are used, these should be strong enough not only to 
stand the side strain of the trolley wire, but also the tension 
in the span itself. 

In curves it is advisable to use long ears, so designed as 
to bend evenly throughout their whole length, and as few 
pull-offs as possible consistent with a regular curve. The 
trolley wire should, if anything, be placed towards the inside 
of the curve, in order to reduce the speed of the trolley- 
wheel. 

At junctions, frogs should be placed so that the trolley 
pole does not have to reach out to them for either road that 
the car may be taking, and the trolley wire should have a 
straight lead into the frog, 4.e., во as not to have a sharp 
angle at the lip of the casting of the frog. 

Where adjustable crossings are used, at the point where 
the wires cross after leaving the frog, they should be pulled 
out to as obtuse an angle as possible, consistent with other 
conditions, in order that at the neutral point of the crossing 
there may be no likelihood of the trolley-wheel taking the 
wrong wire. . к 


Section insulators should be placed, if possible, on the 
straight and flat; firstly, because they are not generally de- 
signed to take any side strain; and secondly, because of 
necessity the current must be shut off as the car passes 
through them—to prevent arcing. 

With regard to tautness of wire, the author has found 
it a safe rule to allow about 12 in. sag, in a 40 yards span 
with an atmospheric temperature of about 60? Е. 

Generally, great care should be taken not to nick the 
wire with pliers, so as to destroy the “skin” strength, 
Nozzles in galvanised wire should be painted or vaselined. 
Pole straps should have an ample margin of strength. Where 
rosettes are used, care should be taken in examining the con- 
dition of the wall to which they are to be attached—a point 
which is often overlooked. 

2. Inspection of the Line.—'This should be carried out 
periodically on all routes. Every ear should be examined to 
see if the wire is worn at the lip, and that the insulating 
bolt is in good order. Span wire, guard wire, bowstrings, 
and nozzles should be examined for rust and broken strands, 
Mechanical frogs and their pull gear should he greased. 

Cracks should be looked for in globe strains and other 
insulators. Section insulators should be examined for wear, 
and feeder cables should not have worked loose at the section 
insulators, or have the insulation worn off at the point where 
they come through the pole. 

3. Treatment of Line by Motormen.—This is 4 most im- 
portant point. As a rule drivers pay far too little attention 
to the speed at which they take junctions and curves. At 
frogs and crossings in particular, the speed of the trolley 
should never exceed two miles per hour, and the driver should 
always have his brake ready to stop at a signal from the 
conductor, who should be on the watch. If a trolley wheel 
has on one journey come off at any point, on the next and 
subsequent journeys until the fault is remedied, the con- 
ductor should hold the cord as he passes the doubtful point. 
At section insulators, care should be taken to shut off current 
to prevent arcing. If a trolley has come off the wire and 
got entangled in the guard wires, great care is required in 
releasing it, or there will be danger of the guard wire being 
burnt through and falling. At termini where the trolley 
has to be swung round, it is most advisable for the conductor 
to do this by walking round the car with the cord. The 
author has been in a town in which it is customary for the 
conductor to go on the top of the car, catch hold of the 
trolley pole, depress it and swing it clear of the wire and then 
push it round. In one case, through the insulation on the 
trolley pole having been rubbed off and this bare portion 
coming in contact with the wires as the pole swung round, 
both trolley wires were burnt through and fell to the ground. 

In conclusion, the author hopes that these few general 
notes will be of some service in drawing attention to the 
proper care of the overhead wires, which are so apt to be sadly 
neglected. 


TELEPHONES AND PUBLIC OPINION. 


Mr. AUSTEN CHAMBERLAIN, as Postmaster- General, has re- 
ceived in the past week three deputations, the first including 
inhabitants of Tunbridge Wells and delegates from other towns, 
asking him to withhold his consent from the proposed sale of 
the telephone undertaking ; the second, a deputation from the 
Town Council, desiring that he would give his consent, and 
thus enable the town to dispose of the exchange system, and 
avoid the loss and expense incurred in carrying it on, and the 
third from the Ratepayers’ League supporting the Council. The 
importance of the sale as it affected other towns, and muni- 
cipal telephony generally, was dwelt upon by the first depu- 
tation, who also expressed the opinion that the methods by 
which the negotiations had been carried through were 
unsatisfactory. The second deputation limited themselves 
to the practical point that it was desirable for the town to 
dispose of its telephone exchange. If the Post Office would 
take it over on terms and conditions as advantageons to the 
ratepayers and telephone users as those offered by the 
National Telephone Co., the Corporation would readily 
a ә 
The Postmaster-General adopted a very reasonable atti- 
tude towards all the deputations. The subject was of such 
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jmportance as to render him unable to give an answer there 
:nd then, but he made clear the points which he 
could disregard and those which he ought to consider as 
l'ostmaster-General. It was no part of his business to con- 
stitute himself a Court of Appeal on subjects of purely local 
concern. He could only deal with Tunbridge Wells through 
jts accepted mouthpiece, its representative body—the Cor- 
roration of the Borough. Those other Corporations who 
feared that his consent—if he eventually gave it—would 
lead to the agreement being cited as an instance of failure in 
municipal competition were surely strong enough to be able 
to protect themselves, and to carry out their own work 
vithout being unduly affected by what they themselves con- 
‘ider uninstructed public opinion. The suggestion that the 
Post Office should purchase the system was one of the pos- 
*ibilities he had been considering, but he could not hold out 
апу expectation that he would pay £28,000 for something 
wbich, on their own showing. was not worth that sum. 

Mr. Austen Chamberlain thus plainly but courteously dis- 
posed of the extraneous matter submitted to him, and 
: xplained that the view to which he as Postmaster-General 
had to direct his attention was as to how the proposed sale 
affects the general development of telephony throughout the 
country, and as to how it affects the powers of the Post Office if 
they shall—assuming that they should wish to do so—pur- 
chase the undertaking of the Telephone Co. in the course 
of a year or two, or themselves undertake the whole business 
of telephony throughout the country when the license 
expires. He approached the real question as it affecta the 
State when he said that the license of the company had been 
extended to 1925 because of the competition, and if the 
competition were withdrawn it became a serious question as 
to whether the company’s license should be allowed to con- 
tinue for that period. 

Austen 


Probably everyone will agree with Mr. 


Chamberlain's incidental remark that he did not think 


that it was ever contemplated by Parliament that within so 
short a period, or, even within the currency of the license 
granted, the Postmaster-General would be asked to give his 
sanction to the transfer of the undertaking to the company.” 
Parliament did not contemplate it, but then Parliament un- 
fortunately was representative of uninstructed public 
opinion." The Act of 1899 appeared in our 
issue of August 18th in that year, and upon 
it we remarked that “by this Act the 
Government afford facilities for competition 
in а service in which there should be no 
competition," and we said that it could only 
be regarded as a temporary measure. Parlia- 
ment, as a whole, is partly relieved from re- 
Rponsibility by the recommendations of its 
Committee, whose report was published in 
August, 1898. Our comments on this Com- 
mittee’s recommendations were made in our 
issue of August 12th, 1898, and these com- 
ments show that the subsequent trend of 
events, though they may not have been con- 
templated by Parliament, will have come with 
little surprise to those whose business it was 
to study such problems. 

While we find fault with the Act of 1899 
ав а whole, we cannot but admit the wisdom of 
including in it the provision for the Post- 
master-General's consent to the transfer of 
licenses. At the present juncture it enables 
us to obtain the expression of divergent 
views, besides giving to the Postmaster-General 
a control of his monopoly. The position in which Mr. 
Austen Chamberlain is now placcd is certainly one of con- 
siderable interest, as well as of some difficulty. He can, if 


he beso minded, listen to the arguments of the unrepresenta- 


tive inhabitants of Tunbridge Welle, supported by the Lord 
Mayor of Manchester, the Secretary of the Chamber of Trade 
at Hull, aad delegates from other places not paying Tun- 
bridge Wells rates, and decline to agree to the sale of the 
Corporation's undertaking. What, then, will the Corporation 
do? Ifthey continue to carry on the enterprise, will the Post- 
master-General be prepared to put the Sheriff's officer in the 
Town Hall to recover the royalties due on a service that does 


not pay, but is carried on because he vetoes а sale? The porei- · 


bility of such an occurence is, of course, remote. While the 
Postmaster-General can prevent the transfer of a license, he 
cannot prevent the business from being discontinued. | 

We quite agree wit Mr. Chamberlain in:thinking that if 
the principle of municipal competition is sound, there is 
nothing in the Tunbridge Wells incident to deter other 
municipalities from embarking in it. Thus the incident 
may be regarded simply as an instalment in the education of 
public opinion. Its importance in that capacity is being, 
and will be, minimised in every possible way by the 
endeavour to explain that there are causes other than the 
fundamental onethat competition is inconvenient and unprofit- 
able. From his answers to the numerous deputations it 18 
clear that Mr. Chamberlain appreciates the situation so far 
as it relates to his department and will take a safe line there. 
He has an opportunity of taking action that would minimise 
further incidents of the same kind, and establish the tele- 
phone system of the country on a firmer basis. If he is 
waiting for the completion of the education of public 
opinion, he will probably consider the time not ripe. We 
believe, nevertheless, he would find that a bold plan,; having 
in view the absence of competition, would receive at the 
present moment far greater public support than is generally 
assumed. Mr. Chamberlain’s own department has shown by 
evidence before Parliamentary Committees, and by the course 
taken in the case of its own exchange, thst it under- 
stands the problem involved. If “ public opinion“ remains 
* aninstructed,” will not some responsibility attach to the 
political side of Mr. Chamberlain's office? 


—— 
COUNTRY HOUSE PUMPING. 


A NOVEL piece of apparatus, which is now being put ou the market 
by Messrs. & Gorham, has been designed by them to fill a 
long-felt want in providing a perfectly reliable method of stopping 
a pump as soon as the tank is full. The ordinary type of float tank 
switch is too erratic, and liable to get out of order, and is only 
adapted for use with electric motor-driven pumps. 

The D. & G. tank switch shown in fig. 1 consista of a D.P. knife- 
switch, the handle of which is coupled by a brass rod passing 


Fig. 1. 


through a stuffing box to a piston fitted in a small brass cylinder. 
The upper part of the cylinder above the piston is connected to the 
overflow from the tank. As soon as the tank overflows the piston is 
forced down, thereby pulliug off the main switch and stopping the 
motor. Before reaching the bottom of the stroke a port is un- 
covered which allows the overflow pipe to empty. 

Where the pump is some distance from the house the cylinder is 
connected to the relief valve, aud acts as soon as the ball cock in 
the tank begins to close. | 

When the pump is driven by belt from an engine which is doing 
other work at the same time, the connecting rod is coupled to the 
striking gear, and throws the belt on to a loose pulley as soon as 
the tank is full. 

In the case of pumps driven by gas or oil engines used only for 
pumping, the apparatus is arranged to shut off the supply of fuel 
by meang of а suitable quadrant or lever, as shown in fig. 2. The 
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device is certainly ingenious, and by ensuring a sufficient supply of 
power, provides that reliability of operation that is essential to 
success, 


LEGAL. 


BRITISH Егкствіс STREET TRamways Co., Lro. 


BEFORB Mr. Justice Swinfen Eady in the Chancery Division last 
Friday, Mr. Henderson moved for an injunction in the matter of Kirby 
and another against the British Electric Street Tramways Co., Ltd., 
restraining the defendants from holding a meeting on the 22nd 1086. 
for the purpose of confirming a special resolution passed at an 
extraordinary general meeting on the 8th inst. Neither of the 
plaintiffs had received notice of the earlier meeting, and only one had 
received notice of the present meeting. The defendants, however, 
had filed an affidavit by their secretary, in which he stated that he 
had posted notices to the plaintiffs, and by the articles of association 
that constituted & serving of notice. He could not, therefore, 
support the motion in its present form, but asked leave to amend it 
and move on the ground that the actual novice given did not 
sufficiently apprise the plaintiffs of what was to be done. 

His LonpsHiP refused leave to amend, and the motion was dis- 
missed with costs. | 


— = —— — 


ACETYLENE ILLUMINATING Co. v. UNITED ALKALI Co. 


In the Court of Appeal last Friday. before Lords Justices Vaughan 
Williams, Stirling, and Cozens-Hardy, this case was commenced on 
appeal by the plaintiffs from a judgment of Mr. Justice Buckley dis- 
missing an action which bad been brought to restrain the alleged 
infringement of a patent relating to the manufacture of carbide of 
calcium. 

Mr. Fletcher Moulton, K.C., Mr. R. Wallace, K.C., and Mr. A. 
Colefax appeared in support of the appeal; and Mr. Cripps, K.C., 
Lord Robert Cecil, K.C., Mr. A. J. Wallis, and Mr. Bucknill were 
for the respondents. 

Mr. MourToN, in opening, said that the plaintiffs were owners of 
a patent, No. 16,705 of 1894, forthe manufacture of calcium carbide. 
Nothing would turn specially upon chemical points in this case, 
but counsel described shortly «the nature of the substance 
and its use. 'The process was of the greatest commercial value. 
The curious thing was that in this action the case of both sides was 
that Mr. Willson, by whom the patent was taken out in 1894, was 
the inventor of this process. The question really turned on whether 
or not he allowed his knowledge to slip out before the patent, or 
whether the patent ought to be dated at such a date that someone 
coming behind him as to time, came before him by way of antici- 
pation. The two anticipations relied upon were an earlier patent 
of Willson's in America, which was said to anticipate the patent of 
1894, and a French publication, that publication coming before the 
date of the American patent,and the patent in the action. In 
December, 1892, a Frenchman, named Moissan, commenced a series 
of papers on the subject, in which he pointed out that the essential 
thing in order to obtain crystalline carbide was to obtain sufficient 
heat. The material was subjected by him to the thermal action of 
the electric arc, and his idea was to dispense with the passing of 
the current through the material. On the other hand, the patentee 
said, In carrying out my invention I employ a suitable electric 
furnace such as a Siemens arc furnace, and in its chamber I place 
lime and carbonaceous matter, and pass a powerful electric current 
through it in order to generate an enormous degree of heat; he 
was the first person to tell the world that a current of electricity 
passing through the material would produce calcium carbide. "There 
might be other means of producing it, but the patentee's method 
was the only way economical enough to make the product of com- 
mercial value. Moissan’s was what was known as the “toasting” 
method, and in that a commercial current was used to produce a 
laboratory specimen. "The hearing was adjourned. 


At the resumed hearing on Tuesday Mr. Colefax followed Mr. 
Moulton in support of the appeal. 

Mr. Cripps, K.C., on behalf of the respondents, contended that 
Mr. Justice Buckley’s judgment was legal in every particular. He 
submitted that there was no subject matter for a patent in the 
plaintiffs process, and that even if there were, the patent had not 
been infringed by the defendants. The production of calcium car- 
bide was not new, and the use of an old well-known form of electric 
furnace, namely, the Siemens arc, to produce it, was not a discovery 
which justified a patent. There was no suggestion of the slightest 
difference between the commercial and the laboratory process, and 
according to the patcnt Jaws of this country when a scientific dis- 
covery had been disclosed, anyone was entitled to use it for all 
purposes. 

On Wednesday morning the Court intimated that they did not 
desire to trouble Mr. Cripps any further. 

Lord Justice VAUGHAN-WILLIAMs, in giving judgment, said that 
the anticipations relied upon were contained in Moissan's paper and 
also in a patent of Mr. Willson taken out in 1892. With regard to 
the first communication, he was disposed to think that when Mr. 
Moissan communicated that paper he was thinking only of opera- 
tions done in a furnace which had been previously referred to in 
prior papers which had been published by him. But he thought the 
result of Moissan's investigations was to show that the intense heat 
— described as between 3,000" and 3,500°—which could be produced 


in an electric furnace was a sufficient heat to enable the productioti, 
among other things, of calcium carbide. 'They must take that as 
being part of the knowledge of the world interested in this subject. 
As to Willson's patent, though bearing in mind that the object of 
the patent was to prevent certain splashings from molten ores, it 
was perfectly plain from passages in the specification that the state 
of knowledge was such that it known that the necessary heat 
for the production of calcium carbide could be obtained by a method 
in which the electric current was not only brought near to the oro 
80 as to beat it by radiation but was also passed through tho 
material. It seemed to him for these reasons that the anticipations 
relied upon by the defendante had been established. Dealing next 
with the question of subject matter, if they read the evidence of th 
experts who were called for the plaintiffs, it was perfectly manifest 
that they themselves were in great difficulty in attempting to stat“ 
what the subject matter of the invention was. They seemed 
really to admit having regard to anticipstions that it was well- 
known that at all events in the laboratory they could attain b; 
means of the electric furnace sufficient heat to enable them to deal wit 
the refractory ores, and to arrive at the calcium carbide result. But it 
was said that it was not known that they could pass the current 
through the material, and yet produce the result. It seemed then 
that what he had already said with regard to the 1892 patent 
disposed of tbat suggestion. The only other suggestion which 
was made was that the former knowledge was really only the result 
of laboratory experiments, and that it was a very expensive result 
to arrive at, and that up to that time there was nothing to show 
that calcium carbide could be produced commercially. On that 
point he agreed with the learned judge in the Court below, that 
this was not good subject matter for a patent at all. If they were to 
have good subject matter for a patent there must be some invention 
and some new result, and if neither of these were included, it wasnot 
sufficient to say that a process involving nothing which wag 
scientitically new, was the first to show that calcium carbide coul 
be produced on a large scale. The appeal would therefore be dis- 
missed. 
Lords Justices Stirling and Cozens-Hardy concurred. 


CORRESPONDENCE. 


Tramcar Brakes. 


I have followed with much interest the articles and corre- 
spondence on the above subject, and I entirely agree with 
you that it is the human element which has been to blame 
for the recent electric tramway accidents, 

In proof let me cite the Bristol tramways ; there, running 
from Old Market Street to St. George and Kingswood, 
several severe grades ranging from 1 in 19 to 1 
in 12 are encountered. This road was run for three 
years, first motor cars with trailers, and after that 
with motor cars only, yet one never heard of a runaway car 
on that system, though the only brakes the men had were 
hand-wheel brakes, and the short circuit emergency brake 
B.T.H. K.2 and K.10 controllers. Why was this route 
almost free from accident ? Because the company were very 


particular as to what men they employed on the cars, and 


gave them a good training. In another case, take the 
Walkley route on the Sheffield Corporation system. This 
route has been described as the most difficult route 
in the United Kingdom. Ву placing well-trained men 
thereon the Sheffield Corporation have been particularly free 
from accident. 

With reference to the best brake, it is, in my opinion, the 
hand-wheel brake set so that it has but one turn of chain 
on the brake spindle, all brake shoes taking an even bearing 
surface on the face of the wheel, and each shoe taking up its 
proper bearing at the same time; in short, all tramway 
systems should have efficient fitters. That such is not 
always the case, brake blocks worn through at one end and 
barely touched at the other are proofs, and these can be 
seen on a good many of our large systems. 

In addition, all cars which have to travel on steep grades 
should be fitted with a track brake. In my opinion a 
mechanically-applied track brake is the best ; one that can 
be applied at the top of all steep grades and allowed to 
remain on until the bottom of the hill has been reached. 
Whether this is applied by chain or worm gear, is, in my 
opinion, a matter of indifference. The chief advantage of 
worm gear is that the motorman has по pawl to contend 
with. Where grades are very steep the wood blocks should 
be changed every day. I have known several accidents 
avoided through these brakes being applied, in addition to 
the hand-wheel brake, on fairly level runs. 


y. od * Suum Cuique " states against the track brake that it 
= rubs the sand off the rails, whereas when there is no track 
brake the wheels press the sand on to the surface of the 
rails, and they become rough. With this opinion I entirely 
E disagree, as on a steep grade where track brakes are used, 
= the raily are kept clean, and thus seldom become greasy. 
m These track brakes are used in Bristol and Sheffield with 
i chain gear, and in Brighton with worm gear, and they give 
m perfect satisfaction. 
15 In addition to the above, a rheostatic or other emergency 
Ў brake should be fitted to every саг, and motormen should 
d use it occasionally to see that it is in good working order. 
m With reference to using the rheostatic brake as a service 
E brake, the relative cost compared with the wheel brake has 
SS yet to be ascertained ; on this system we use rheostatic 
brakes on five cara, and hand-wheel brakes on the remainder. 
This arrangement will be given a good trial for two or three 
years ; the result should be interesting to all tramway men. 
hs One of the most important parts of a car's equipment is 
" the sanding gear. The best I have seen is the spring 
za shuttle worked by pedal, the pedals being placed about 1 ft. 
E behind the brake pawls. There should be two sand boxes 
in on each end of the car, each shuttle being controlled by a 
separate lever. This is a great safeguard, as one is almost 
" certain to work, if not both, provided they get the proper 
u attention at the sheds. A foot pedal is much better than a 
P» hand lever, as the motorman has already sufficient to do 
with his hands. To sum up, all cars should be fitted with a 
hand wheel brake, properly adjusted ; a good track brake 
bearing on the rail surface ; and a good supply of gritty 
sand—something that will bite the wheels and rails ; but 
| ebove all, every man who is put on the front of a car should 
pass a medical examination, and be thoroughly well trained, 
| being put to every test possible before being allowed to drive 
a car by himself, 
| Managers of Corporation tramways should have full 
! — control over the appointment of motormen, and should not 
| be forced to find work for any man a Councillor may 
choose to send along. 
The worst accidents we have had—viz., those at Devon- 
port and Chatham—have occurred on 3-ft. 6-in. gauge. I 
cannot recollect a car turning over on a line with a 
1 44. 84-in. gauge. I have worked on both, and would 
| | strongly advocate the 4-ft. 8l-in., even with single track 
| and loops, as being far preferable and much safer to work 
than double track with 3-ft. G-in. gauge. With the narrow 
М gauge the brake, levers, and every other part of the car 
equipiuent are in too small a compass. and motormen cannot 
get the same leverage on narrow-gauge tracks that they can 
on the broader gauge. 
i | trust that this correspondence will make managers more 
careful in the selection of motormen, and that they will вее 


that all their men are properly trained. 
: Superintendent. 


I have read with interest the commenta on tramcar brakes 
in the ELECTRICAL, Review and your Leaderette ” on the 
question in last week's issue. You appear to puff the 
Glasgow men, and charge otber “ Motormen " with being 
both ignorant and reckless. I have driven electric cars in 
Liverpool, Sheffield, Sunderland, Brighton, Gateshead, and 
Newcastle-on-Tyne, on some of the steepest grades in 
England. A great deal can be learned by actual experi- 
ence. Knowledge of the brake and how to use it is one of 
the most important things for a motorman to know, and 
very difficult to learn. No man, however clever, can learn 
it ш a week. If engineers and managers who are held 
responsible for the efficiency of a system would employ 
practical and experienced men to attend to the brakes and 
adjust them properly, there would be fewer accidents. In 
my opinion, each car ought to be fitted with three inde- 
pendent brakes, according to Board of Trade rules :— First, 
there ought to be a good serviceable hand brake; second, I 
would recommend the Standard air brake, which can be 
used in place of the hand brake for ordinary stops; third, 
the magnetic track slipper brake, which I believe to be the 
most powerful emergency brake invented. 

ave no interest in recommending any particular kind of 
brake ; I simply speak from experience. The Board of 
Trade distinctly states that each car must be supplied with 
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three separate brakes. If you knew the unreasonable hours 
in which motormen have to perform their duties, you would 
not be surprised at the apathy shown by them in this dis- 
cussion. -— 


* Assistant Manager" writes:—‘ I have read with much 
interest your leader on the ull-important brake question, and 
I heartily endorse your views upon the same,"  Enclosing 
a card which is carried by all drivers, and which supple- 
ments the book of rules and regulations of his company, our 
correspondent places it at our disposal, and we have pleasure 
in reproducing the following extracts regarding the use of 
brakes :— 

„The track brake is to be applied on entering all very 
steep down grades, ard kept in action by means of the 
catch. . . . . The speed of the car should then be 
regulated by the electric brake. | 

“ When going up steep grades, and the car has to be 
stopped, hold it stationary by means of the wheel brake. If 
the car threatens to run back, keep the wheel brake on, but 
not tight enough to skid the wheels, and apply the track 
brake as well. ! | 

* When necessary to back a car, the reversing handle 
must be first put to backing position. The electric brake 
will stop the car, when required, from running back only 
when the reversing handle is in this position. 17 is neres- 
sary to bear this clearly in mind, as when going up a steep 
hill, and the car should from any cause run back, the elec- 
tric brake will not stop the car from running back until the 
reversing handle is put to the backing position. If it becomes 
necessary to apply the electric brake, release the wheel brake. 

* The electric and the track brakes will act together. 

„The track and the wheel brakes will act together. 

* The electric and wheel brakes are not intended to be 
applied at the same time; but sbould the electric brake fail 
to act, leave it on, and immediately apply the wheel brake, 
and then, if necessary, the track brake. 

* Enter all down grades slowly; the steeper the hill the 
slower must be the speed. | 

* Don't use the track brake on a sharp curve." 


Mechanical Engineers for Electric Generating Stations. 


I have been greatly interested by the correspondence on 
the above subject. 1 would like to refer ** A.I. E. E." and 
“Shift Engineer" to a recent article in the ELECTRICAL 
REVIEW, viz., ** Electrical Engineers and Boiler Efficiency." 
I think the letter of J. Prentice comes very near the point, 
also the views of “ Another Student.” 

Why are good mechanical engineers disaaalitied when 
they apply for posts ? Simply because they have not had 
central station experience. 

I am an engineer with good shop practice and experience. 
I have, for the last seven years, had cherge of engines 
(three), boilers, economisers, electric light installation and 
machinery. I am thoroughly conversant with boilers, either 
tabular or multi-tubular, also with engines, condensing or 
otherwise. I erected and fitted up vertical high-speed 
engines for electric lighting, also quantities of shafting, 
steam, water and gas piping. I have done all repairs, and 
run the whole plant with the help of a youth as stoker. 

My ambition is to have charge of engines in some 
electric tramway power station, but when applying for the 
post, I am invariably told that I must have central station 
experience. | 

[ would point out that many young electrical engineers 
know very little of engines. As a casc, I know one very 
well who, on starting 30-H. P. engine ina private installation, 
never drew off the water or warmed ber up, but turned steam 
full on, Result: he knocked off and broke the cylinder 
cover, 

Mechanic. 


Students’ Diffleulties. 


With regard to the ** much discussed question of students’ 
difficulties,” one clause submitted to your paper, of which 
I am a constant reader, and signed by D. К. Broadbent, ' 


rather amuses me. | 
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It is this—that the student should work as a pupil, and 
nol as an apprentice, as by this course he can leave a job 
when he thinks he knows encugh about it. Now, I have 
served with a leading firm of electrical and mechanical engi- 
neers, whose speciality is high-speed combined plant, and 
during the time which I spent with that firm—six years 
(including two years as outdoor assistant)—] have come to 
this conclusion, and my argument is, I am sure, backed up 
by better men than myself. It is this: that the average 
“ pupil,".or as he styles himself, ** Gentleman Apprentice,” 
is more bother than he is worth. "This type of individual is 
mostly in the way of men who will work, and, as a general 
rule, any work which he may he expected to do, has to be 
done over again, properly, by а workman, sometimes, as in 
my experience, by an ** apprentice." 

Hoping you may find space in your paper to insert this 
on behalf of one who is not ashamed to sign himself 


An Apprentice. 


Consulting Engineers not all to Blame. 


The attention. of my Association has been called to a 
paragraph in your Jast issue regarding a Conference between 
the National Electrical Manufacturers’ Association and tbis 
Association. 

So far as my Association is concerned, it does not com- 
plain of the architects and consulting engineers, as might 
be inferred from your paragraph, as a body, but only of a 
few, who are taking an undue advantage by obtaining trade 
discounts to which they are not entitled, and to which we, 
as an Association, strongly object. 

I may ғау, further, that this is only one part of the 
matter on which the two boards are conferring, but I shall 
feel obliged if you will make it clear in your next issue that 
my Association does not suggest that the members of these 
two important bodies, the Architects’ and Consulting 
Engineers’ Associations, as a whole, transgress in this 
respect. 

Thos. (rathrie, 
Secretary, the National Electrical 
Contractors! ;4ssociation, 


London, E.C., Norember 20th, 1902. 


BUSINESS NOTES. 


The National Show,—At the National Cycle and 
Motor Car Show at the Crystal Palace this week, the Cologne 
Accumulator Works, of Kalk, near Cologne, have an interesting 
display of their secondary batteries, both for the propulsion of 
electrical motor cars and for ignition purposes in petrol cars. 
Messrs. Chas. Peacock & Co., Clerkenwell, also show a wide range of 
electrical accessories for automobile purposes, while the Phœnix 
Accumulator Co, of Birkbeck Bank Chambers, E.C., exhibit their 
Phænix accumulators. 


Free Lamp Renewals.—We regret that an error 
occurred in our last issue in connection with this subject, the name 
of the manager of the London  Electricai Installation and 
Maintenance Co. being J. Stuart-Quilter, and not Stewart Gunther. 

One of our readers writes that he has two shops in the City, fitted 
with 27 and 39 lamps respectively ; the lamps are maintained by the 
above company and cbanged every three months. The result has 
been a good light and a slight reduction in the cost of electricity. 


Remarkable Proceedings at Taunton.—4 case of 
unique description was inquired into at Taunton on Monday last 
before the borough magistrates. The borough electrical engineer, Mr. 
E. B. Thornhill, was charged with having wilfully altered the readings 
of the meters in certain consumers’ premises, with intent to de- 
fraud. "The case rested upon the evidence of A. E. P. Witham, who 
was lately chief assistant to Mr. Thornhill, and was dismissed iu 
July last. The witness alleged that he was instructed by Mr. 
Thornhill to put forward the indexes of 89 consumers by an 
arbitrary amount, up to a maximum of 370 units at a time, the 
total money value amounting to £200 in one half-year. The 
borough accountant testified that he aitered the figures in the meter 
books in accordance with reports from the engineer in the case of 
meters that were found to register incorrectly. It was submitted 
that the prosecutors must prove intent to defraud, and in the result 
the magistrates decided that a sufficient case had not been made out, 
and dismissed all the charges, 


Electrical Wares Exported. 


WEEK ENDING Nov. 267TH, 1901. 
Amsterdam. is Value 5 
b 


WEEK ENDING Nov. 25TH, 1902. 
Adelaide 


as .. Value £189 
Auckland. Teleph. mat. ; Amsterdam.. ee $4 .. 10 
Azores. Teleg. cable. .. 1,000 Auckland.. js e 0 816 
Bombay  .. aie si es 318 Bangkok .. xs sac ow. dM 
Calcutta T 88 .. 2,209 Bombay vx WS T . 311 
Cape Town .. AS. co UE ee 1,414 Bucnos Ayres.  Teler. mat... 184 
/ Teleg. cable .. 516 « Teleph., mat. 1,487 
Christiania.. „> A e 20 Calentia  ., "x ке 5,731 
Colombo . a = .. 125 Cape Town .. "P $a e, Da 
2 Teleg. mat. .. . 204 Copenhagen. Teleg. mat. 203 
Copenhagen. "eleg. wire .. 144 |, Durban vu е И .. 1,164 
Durban x 2s „% 127 » Teleg. mat. .. . . 914 
Fremantle .. vs e e. 06 East London. ss А SOR 
Hamburg . hw "E . . 142 Fremantle. T $4 .. 130 
Ноор Kong.. vs 5a EN 22 a Teleg. wire .. eo0 I% 
Kobe .. es ane vid е5 21 Gibraltar А e es 53 
Rotterdam. Teleg. wire $$ 60 Hamburg .. 5 xs x 9 
Singapore .,. v 0 108 ^ Teleg. mat. .. 13 
Stockholm. 'CTelepb. cable. 250 Hobart s А zs . 13 
Wellington .. - yu ee 529 Hong Kong.. vix s Vs 40 
Yokohama .. s ЕР e. 3.955 Karachi ы xs T se 2918 
Yokosuka .. M iu . . 3,546 La Plata Я à PP ch 23 
з Teleg. mat. .. . B 

Madras э» c ES б 25 
Melbourne x а .. 305 
Nagasaki... i» i .. 418 

Odessa d ss s 43 
Ostend A us vs. .. 160 
Penang ж se ee x 11 
Perth.. tel дз s ae 17 
Piracus Vis ee 858 »s 15 
Port Elizabeth  .. vis . 550 
Shanghai . »4 ee ve 151 

Singapore .. es oe kb 
Stockholm .. T oe es ів 
Sydney vd a — . 642 
Tokio. Teleg. mat. Р . 1,890 
'l'oronto М es ae . 63 
Wellington. ee os .. ) 916 
Yokohama .. 225 is e 66 
- Teleg. mt. M 
Yo*osuka Us m .. 406i 
XN — — 
Total... £16,056 Total “a 815,189 


Dd 


Foreign Goods Transhipped. 
. Value 4228 


— 


Durban. Teleg. mat. Genoa. Elec. goods Value £20 
BU 


Hamburg. Elec. machinery .. 
Melbourne. Elec. goods РА 51 
Bydaey. Flec. goods . .. 190 


Toral oie .. £814 


* Tramway Accounts.“ — Messrs. Gee & Co., proprietors 
of the sfccuuntant, announce for publication within the next few. 
days, a volume on “Tramway Accounts.“ The standardisation of 
tramway accounts is а thing much to be desired, and the subject is 
now under consideration by a Committee of the Association of 
Municipal Tramway Managers of Great Britain. The author of the 
new book is Mr. Donald McColl, chief book-keeper, Glasgow Corpora- 
tion Tramways. 


Catalogues and Lists.— Several lists have been issued 
by Messrs. Rosuinc & Fynn, Lro, of Bradford, detailing their 
direct current protected type motors. They make their motors 1n 
four different types, thus:—protected, gas tight, enclosed, and open. 
They are now completely established at their new works at 
Thornbury. 

Messrs. Warp & GorpsToxrE, of Manchester, have issued а 
“Dept W” list of their wires, cables and flexibles. Various 
switches, fuses, and other lighting accessories are also shown therein. 

The Diamonp Coar-CuTTER Co, of Stennard Works, Wakefield, 
have brought out illustrated sheets of their patent electric and com- 
pressed air Longwall coal сиёта, also Garfield, Sutcliffe and 
Buxton's patent deep undercutting disc machines, for compressed 
air, continuous and polyphase current working. 

The A. E. G., of Berlin, have issued a card giving the power consump- 
tion of Nernst and ordinary glow lamps iu comparative table form. 

A trade list of their various specialities has come to hand from 
Messrs. W. CANNING & Co, of Birmingham. They include resistance 
boards, terminals, and many details for electro-platers aud polishers. 

The Union ELECTRIC Co., LTD , have sent us an advance copy of 
their pamphlet No. 1,301 describing their “F” pattern shunt-wound 
a c lamp for direct currents. The lamp is claimed to embody some 
distinct improvements upon all previous types, more especially in the 
fitting of the cover, which is done in such a way that it allows of 
perfect ventilation and keeping the globe free from film deposite, 
and therefore of an even aud valuable translucency. 

A number of circulars relating to his well-kaown carbons have 
come to hand from Mr. Farivs Hennion, of Nancy. They draw 
attention to alternating and continuous current carbons, and give 
prices of the different diameters, & We understand that the 
tirm has jast contracted with the Paris, Lyon and Mediterranean 
Railway for the supply of 62,000 pairs of carbons for the electric 
lighting of its stations and offices А 

The GILBERT Авс Lamp Co., Lro., of Chingford, have issued в 
20-page section of their new catalogue. It is devoted to their arc 
lamps and accessories. The Gilbert lamps are gtated to be in use 
for public lighting in over 40 towns, Full descriptive matter 18 
given of open type, yellow arc or flame lamps, enclosed lamps, also 
accessories and lamp gear. Тһе Gilbort automatic awitch for 
switching un and off any circuit at a distance is the subject, of : 
loose sheet. The compiler of the catalogue has adopted a в mewha 
unusual arrangement, with a view not only to makiog tue ies 
clear, but also explaining readily what arrangements and appara i 
are necessary for each consumer's particular circuit; a large s 
of information is contained in the list in notes on various subjects, 
such as post doors, resistances, cut-onte, globes, &c. 
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A catalogue of steel-clad electric motors has been issued by the 
Harrison EN NN Co., of Ocean Works, Cross Lane, Manchester. 
The “ М” type multipolar dynamos and motors are supplied for 
lighting and power purposes, from 5 to 50 K. P., and for belt or 
direct driving, and a description of the construction of the different 
parts appears in the pamphlet before us. 


Books Received.—“ Telegraph Switching Systems," by 


T. F. Purves. London: H. Alabaster, Gatehouse & Co. 1909. 
28. net. 

" Light for Students," by E. Edser. London: Macmillan & Co., 
Ltd. 1902. 6s. 


“Science Abstracts,” November 25th, 1902. London: The 


Feilden Publishing Co., Ltd. 2s. 


Trade Announcements,—Mesers. T. Clarke & Co. have 
removed from their showrooms in Symons Street, S.W., to more 
spacious premises at 129, Sloane Street, owing to increased business 
demanding more commodious showrooms, stores and offices, which 
were previously under four different roofs. The new showroom is 
about 100 ft. long. The entire basement underneath is used asa 
repairing and adapting workshop. The stores, at the extreme rear, 
lead out into Pavilion Road, and a resident electrician is always in 
night attendance there. 

The partnership existing between Mr. Ernest Roberts and Mr. 
Arthur Ernest Blower has been determined. Mr. Roberts will con- 
tinue to carry on the business of a manufacturing electrical engineer, 
as formerly, at 6, Holborn Place, W.C., on his own account, 

As there appears to be an impression abroad in some quarters that 
Messrs. Hands, Ltd., are no longer doing business, we are asked to 
inform the trade that such is not the case. The firm is still trading 
in electrical fittings and accessories at Garlick Hill, E.C. 

Messrs. F. W. Berk & Co., Ltd., of 1, Fenchurch Avenue, E.C., 
who bave chemical works at Morriston, near Swansea, at Stratford- 
by-Bow, and in Germany, are supplying a specially prepared diluted 
sulphuric acid for use in accumulators. It is made from the best 
Sicilian brimstone and distilled water. 

The Lister Electric Manufacturing Co. have opened an office in 
Glasgow, at Baltic Chambers, 50, Wellington Street, and have 
appointed Mr. J. C. Woodburn to represent them in Scotland. Mr. 
W. A. Chandler has been appointed to represent the company in 
Newcastle and district, and his office will be at Station Chambers, 
10, Neville Street, Neweastle-on-Tyne. 


Dissolutions and  Liquidations, — A meeting of 
unsecured creditors is to be held to-day at 78, Coleman Street, E.C., 
to consider a scheme of arrangement between themselves and the 
River Plate Electric Ligat and Traction Co. 

Tne Davy Electrical Construction Co. meets at 18, Bishopsgate 
Street Within, E.C., on December 2186, to hear an account of the 
liquidation from Mr. G. O. Frampton, liquidator. 

December 6th is the last day for receiving proofs (W. R. Davies, 
trustee, 63, Temple Row, Birmingham) for intended dividend in re 
Lewis Baylise, electrical accessories manufacturer, Walsall. 

On Tuesday Mr. Justice Byrne had before him a petition by judg- 
ment creditors for the compulsory winding up of the New Imperial 
Electric Lamp Co., Ltd., whose business is that of selling electric 
lamps. The company was incorporated in September, 1901, and 
counsel for the company said the assets would not now realise more 
than £100, the company having been hard hit by the postponement 
of the Coronation ; but if the company were allowed to go on there 
was reason to believe it would be able to pay its creditors. Mr. 
Justice Byrne was of opinion that the evidence did not show assets 
sufficient to make it worth while to make a winding-up order, and 
directed the petition to stand over for a week, the company to 
furnish the petitioners with a statement of the assets of the company, 
and give them access to the books for the purpose of enabling the 
statement to be checked and verified. 


Bankruptey Proceedings. — Under the failure of 
William Peter Durtnall, electrical and mechanical engineer, 85, 
Finsbury Pavement, E.C., and Caversham Road, Reading, the first 
meeting of creditors was held on Tuesday at the London Bank- 
raptcy Court before Mr. Bowyer, assistant receiver. The receiving 
order was made against the estate on November 8th upon the petition 
of creditors. Having called over the proofs, the chairman reported 
that according to the debior’s statements, after three years’ pre- 
liminary training and at the age of 18, he was appointed in 1889 or 
1890 as chief electrical engineer at the Cannon Street Hotel, and in 
that capacity he designed and erected the whole of the electric 
lighting and steam plant in connection therewith used in the hotel. 
At the end of 1896 ne and a brother started business at 85, Finsbary 
Pavement, bat three months later the brother retired, and the debtor 
was joined by Mr. E. H. Gudgeon, who was his nominee. The 
business was continued by the latter under the style of E. H. Gudgeon 
and Co., the debtor giving occasional advice. Karly in 1898 they 
were joined by another partner, who paid £70 for a third shi re of 
the business, and soon afterwards the debtor gave up his appoint- 
ment at the Cannon Street Hotel to take an active share in the 
business. It was carried on at a fair profit until the middle 
of 1899, when a contract for lighting the Winchester Guildhall 
Art School and Library resulted in a loss. That led to a dissolu- 
Won of the partnership by the executor, and a deed of assignment 
in January, 1900, in favour of Mr. Percy Mason, as trustee for the 
creditors, A meeting was held a month later, when the debtor 
Consentad to continue the business alone, and in his own hame, and 
to hand over a portion of the profits for the benefit of the old credi- 
tors, whose claims at that time amounted to between £400 and £500, 
Mr. Mason had since paid dividends amounting to between 108. and 
158. in the £. Tne debtor continued the business as arranged, and 
everything went on well until last September, when he tóok up a 


44,380. 
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contract for electric light and power with Messrs. Wyman & Sons. 
Ltd., of Reading, at the price of £1,800. In May last he had 
received £1,470 on account, but was then told that no further pay- 
ments would be made to him until he bad completed the contract. 
At that time he was about £200 in work and materials off comple- 
tion, but had put in £540 in extras, and required a payment on 
account of them. Messrs. Wyman immediately refused to admit any 
extras, and eventually they offered to pay Mr. Percy Mason £300 in 
final settlement of all claims, on the understanding that the work was 
to be completed by Mr. Mason, who had just before been appointed as 
trustee under a second deed of assignment executed by the debtor on 
May 12th. Mr. Mason refused to accept the £300 in full settlement, 
but agreed to take it on account and to complete the work, leaving 
the question of extras over for arbitration. Finally, Messrs. 


Wyman & Co. withdrew their offer of £300, and the matter was now 


the subject of an action instituted by Mr. Percy Mason, and claim- 
ing £840 on the debtor's behalf. No accounts had been filed by the 
debtor, but he roughly estimated his unsecured debts at £1,200 
owing to 35 creditors, and had in the shape of assets book debta to 
the face value of £00, and the claim against Messrs. Wyman's. 
The debtor had further stated that under the deed of assignment, 
dated May 22nd last, Mr. Percy Mason took over £12 cash at bank, 
and the stock-in-trade, tools and office furniture, all of which were 
subsequently sold by auction for about £100. Mr. Mason, would, of 
course, account for that money, and any balance would be paid to 
this estate. The failure was ascribed to losses on the trading, and 
particularly on the contract with Messrs. Wyman & Sons, Ltd. 
Messrs. Sugden & Harford attended the meeting for the debtor, and 
in the absence of a quorum an adjournment of one week was agreed 
to, with a view to the appointment of a trustee and committee of 
inspection. The public examination of the debtor is appointed for 
December 18th. 

In the Sheffield Bankruptcy Court on Thursday last week, a 
receiving order was made against Thomas Edward Morgan, elec- 
trical engineer, of 367, Eccleshall Road, Sheffield, and formerly of 
129, Ce.netery Road, on his own petition; Mr. A. Muir Wilson is 
the debtor's solicitor. | 

The case of Carl Vigant Туре de Falbe, electrical engineer, late 
of 17, Shaftesbury Avenue, W., came before Mr. Registrar Link- 
later at last Wednesday's sitting of the London Bankruptcy Court, 
with reference to the public examination of the debtor, who for- 
merly traded as the Electrical and General Contracting Co. The 
receiving order was made against him last July upon a creditor's 
petition, and it appeared that the debtor, in November, 1901, gave 
up possession of his business to a trustee, under a deed of assign- 
ment executed in accordance with the wishes of a majority of the 
creditors expressed at a meeting held about that time. The business 
was started about two years previously, with a capital of £1,000, 
and the failure was attributed by the debtor to losses on contracts 
and on shares. Mr. C. A. Pope, Assistant-Receiver, reported that 
the debtor had not filed the statement of his affairs as ordered at 
the former sitting. He was not in attendance or represented that 
day, and under the circumstances, he applied for ths public exami- 
pation to be adjourned sine die, The learned Registrar made an 


order on those terms. 

For Sale,—Electric lighting plants at St. Katharine, 
West India, Victoria, and Tilbury Docks. See Official Notices” 
to-day. . 


ELECTRIC LIGHT#AND POWERS NOTES. : 


Bath,—The electric lighting accounts for the half-year 
ending September 29th, 1902, show a satisfactory increase in 
revenue; while, owing to the reduced price paid for street arc lamps, 
£2,161 has been received from that source against £2,370 in the 
corresponding half of last year; the private consumers paid £2,731 
against £1,530. Altogether the reveuue is given as £5,208 against 
The expenditure has been £3,756 against £3,004, the 
Increase being due to repairs and renewals, and to expenditure 
which cannot ve charged to capital. The balance towards interest 
and sinking fund charges is £1,501, which leaves a deficiency. of 
£1,173 after paying all charges. 

The E.L. Committee has resolved to gngage Mr. Manville to 
advise as to its policy next year, and to report on the present con- 
dition of the works.. The ex-Mayor referred to the purchase of a 
motor-alternator, with a view to minimising the difficulty at the 
present time, and it was decided to accept an offer of two motor- 
alternators aud switchgear at £250, on loan for six months. Mr. 
Silcock said that they were informed at the beginning of the year 
by Mr. Manville and Mr. Teague, that as long as they had the 
alternating-current system, the lighting of the city would be liable 


to interruptions. 


Belgium.— The electrical department of the Office of 
Ways and Bridges, Brussels, has received instructions to prepare 
plans with a view to the installation of an electric haulage scheme 
throughout the entire length of the Charleroi canal. 


Benwell.—The Newcastle-on-Tyne and District Electric 
Supply Co. has informed the U.D.C. that it has decided to reduce 
the price of energy 25 per cent., bringing 16 down to 44d. per unit. 


Bideford.—The Electric Supply Corporation, Ltd., has 
nformed the U.D.C. of its intention to apply for a prov. order to 
supply electricity in the town. The question was referred to @ 
committee consisting of the whole Council. 
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Boyle.—Mesars. James Gordon & Co. report that one of 
their improved patent Samson turbines, which was lately installed 
at this station to replace one of another make, has been working 
for some time, and is developing power fully up to their guarantees. 


Brad ford. Mr. Chattock, the city electrical engineer, 
has recovered from a somewhat trying illness, and has returned to 


his duties. A new engine of 2,000 H.P. having been got to work at 


*he electricity station, the deficiency in generating power which 
manifested itself during October has now been remedied. 


Brighton.—The T.C. on November 20th decided to 
рове a Bill in Parliament authorising the Corporation to extend 
{в area for electric lighting to districte outside the borough. 


Cumberland.—The Cumberland Electric Tramways Co. 
has given the local authorities notice of its intention to apply for 
the area in which the company can supply electricity for lighting 
and power purposes to be extended, so as to include the parishes of 
Frisington, Cleator Moor, Egremont, Harrington, Maryport, and 
Aspatria (all urban districts), Great Clifton, Little Clifton, 
Broughton, Broughton Moor, Great Broughton and Little 
Broughton. 


Cardiff.— The Corporation accounts jus? published show 
that a profit of £519 was made doring the last financial year in the 
electric lighting department, and this amount has been carried to 
relief of the rates. The net contributions from the ratesin aid of 
the electrical undertaking then stand at £7,051. A credit balance 
of £598 is carried forward as a-reserve fund. 


Carmarthenshire.— Application is to be made to Parlia- 
ment in the next seseion for leave to introduce a Bill for the incor- 
pen of а company, to be called the Carmarthenshire Electric 

ower Co., for the purpose of establishing and carrying on electric 
works in different parts of the county, including Llanelly, Ponty- 
berem, Tirydail, 8t. Clears, Glanrhyd, and Carmarthen, At Car- 
marthen the intention is to acquire the Carmarthen tinworks, which 
have been disused for many months past. 


Cheriton.—The R.D.C. has consented to the grant by 
the B. of T. to the Cambridge Electric Supply Co., Ltd., of a prov. 
order to authorise the company to supply electricity at Cherry- 
hinton, Coton, Fen Ditton, Girton, Grantchester, Great Shelford, 
Histon, Impington, and Trumpington. 


Cleckheaton.—The new electricity generating station 
and refuse destructor works of the Cleckheaton District Council 
were formally opened on Friday night last by Mr. F. W. Birkett, 
chairman of the Council. For the purposes of these works—the 
beginning of the electrical undertaking in Cleckheaton—the Council 
has borrowed £24,000. The station is on the direct current three-wire 
system, the outers being at 460 volts, and the supply pressure 230 
volte. The machines, three in number, are of 150 kw. each, and 
were made by Messrs. J. H. Holmes & Co., of Newcastle. The 
engines, by Messrs. Belliss & Morcom, of Birmiogham, are compound 
engines, working at a pressure of 155 lbs. per sq. in. There are two 
boilers of the Lancashire type, 26 ft. x 7 ft. 6 in., supplied by 
Messrs. Horsfield, of Dewsbury; these are in connection with 
Meldrum's refuse destructor furnaces. The two feed pumps for the 
boilers are motor-driven, and there is a Green economiser. A 
Buffalo injector has been put in as a stand-by. The supply pump 
to tank is motor-driven, as also is an Edwards air-pump, in con- 
junction with a jet condenser, capable of dealing with 8,000 lbs. of 
steam per hour. The two batteries supplied by the Electrical Power 
Storage Co. are each of 135 cells, and are of the P type, with a 
capacity of 250 amperes for one hour, or 50 amperes for 10 hours. 
The switchboard, for lighting or traction, is by Dorman & Smith, of 


Manchester. The balancers aud boosters аге by the Povenix Dynamo 


Co., Bradford. The electricity scheme is that of Messrs. Baker and 


Appleby, whose assistant, Mr. L. N. Philips, has superintended the 


work of installation in detail. The resident engineer is Mr. A. 
Pickersgill, formerly of Dewsbury. The buildinge, which are of the 
most modern type in every particular, and are particularly suitable 
for ultimate extension at the minimum of additional expense, are 
from the designs of Mr. Clifton Lund, the borough surveyor, and 
have been erected by Messrs. Robinson & Crowther, of Cleckheaton. 
The whole of the maing which are supplied by the BI.W. Co., of 
Prescot, are laid solid in wooden troughing, hiled iu with pitch, 
with bricks over to protect the cable. By the original scheme it 
was intended that one set of machinery should be used for electric 
lighting, another for motive power, and the third as а reserve. But 
as the British Electric Traction Co. have since intimated that, instead 
of 200,000 units per annum for the Bpen Valley tramways, they are 
likely to require twice tbat power, it is intended to make an early 
extension, tor which authority to borrow £6,000 more has been 
obtained. The system makes a start with about 2,000 8.c.P. lamps, 
and numerous applications are in band for further lighting and for 
wer. 
P The engines were started at six o'clock on Friday evening, the 
first being set in motion by Mr. Robert Thornton, the oldest member 
of the Council, the second by Mr. J. W. Wadsworth, and the third 
by Mr. George iRoberts. The switching-on of the light was per- 
formed by Mr. Birkett, who, as well as being chairman of the 
Council, is also chairman of the Electricity Committee. The speak- 
ing was confined to a few sentences from Mr. Birkett, who said that 
he hoped that the tradesmen of the town would take full advantage 
of the opportunities presented to them by this installation of keeping 
the town to the front. They could not do anything better in the 


way of making the town attractive than by lighting it by electricity, 
and therefore he hoped the installation would be as great a success as 
they had reason to expect it would be. He formally declared the 
works open. After this ceremony Mr. Birkett entertained a company 
of 40 members of the Council and the contractors and engineers to 
dinner at the Masonic Hall. 


Dartford.—An inquiry into the proposal of the U.D.C. 
to borrow £8,000, to construct a refuse destructor in conjunction 
with the electric light and sewage pumping works, was held last 
week by Colonel Slacke, R.E , of the L.G.B. Mr. W. Harston, sur- 
veyor to the Council, stated that at the present time about 4,000 
tons of refuse were removed yearly from the town, and Mr. Haw- 
tayne, tbe consulting engineer, said that it was anticipated that the 
burning of the refuse would entirely save the coal now used in con- 
nection with the electricity works. | 


Dawlish.—The U.D.C. has decided to obtain a prov, 
order to provide electric light for the town. The Council has made 
an agreement with Messrs. Crompton & Co. whereby the latter 
consent to pay all the expenses of obtaining the order, together with 
an annual rental to the Council, which has the option of ultimate 
purchase. | 


Dudley.—On Monday afternoon the Corporation electric 
generating station at Springsmire was the scene of an interest- 
ing ceremony, when Mrs. Warmington (the Mayor's daughter) 
rwitched on the current for the lighting of Woodside and 
Hart's Hill; the object of the gathering, was the installation 
of a new 500-kw. Ferranti generating set. Subsequently Alder- 
man G. H. Dunn delivered a short address, in the course 
of which he stated that in 1?99 the Committee had to get the 
station ready for the tramways by March 25th, and, as the time 
was limited they put down a temporary station of 200-kw. 
capacity with two dynamos. The tramway company were, how- 
ever, not ready till July in the isame year. The erection of a 
permanent station was immediately commenced. The public and 
private lighting of the borough by electricity was entered upon, and 
the works had been gradually extended. During the six months 
ended September 30th last they had supplied for tramway work- 
ing 395,373 units, for private lighting 130,991, for public lighting 
10,703, and for use at the station, 7,824 total 544,891 units, as 
compared with 381,296 during the corresponding period of last year. 
They were supplying energy for the tramways at 14d. per unit, and 
for public lighting at 2d. per unit, which compared very favourably 
with what was done elsewhere. The output last Saturday was 5,760 
units, аз compared with 3,015 last year. They were supplying 10} 
miles of tramways, 56 arc lamps, and 264 public incandescent lamps. 
In proposing a vote of thanks to Alderman Dann, the Mayor eaid 
that the station had already cost £61,000 of well-spent money. 


Germany.—The plant at the municipal central electric 
lighting station at Kiel is to be extended, at a cost of £30,000. 


Hastings.—On Friday the T.C. received from the L.G.B. 
sanction to borrow £628 for electric lighting purposes, and resolved 
to apply fora further loan of £705 for the purchase of a Harrie- 
Anderson oil separator (£325), a Harris-Anderson water-softening 
apparatus (£265), and for the cost of erection (£105). 


Hitchin.—At the meeting of the U.D.C. on November 
19th a conference was held with representatives of the Stevenage 
U.D.C., with respect to the E.L. orders of both towns being trans- 
ferred to Messrs. Crompton & Co., Ltd. The Stevenage representa- 
tives recommended that an agreement should be entered into with 
Messrs. Crompton & Co. for carrying out the undertaking, the 
Councils to have the option of purchase at the end of 14 years. It 
was pointed out that it would be hopeless for the Stevenage Council 
to carry out the order itself. The terms were considered reason- 
able, and in the end the report of the delegates was adopted. 


Italy.— According to the Electrotechnische Zeitschrift an 
electro-chemical installation has just been completed at Bussi, in 
Italy. The installation supplies current to a large soda aud calcium 
chloride manufactory of that town. The power house contains 
seven turbine-driven direct current generators of 430 н.р. each, 
operating at a speed of 450 r.p.m. They deliver a current of 1,500 
amperes at 180 volte. One of these machines supplies current to 
some motors installed in a neighbouring factory, varying in size 
from 20 to 100 f. F. Each of the other six dynamos feeds a set of 
electrolytic cell. There are also two turbine-driven alternators in 
the power-house which generate current at a pressure of 6,000 volts. 
The current is transmitted over a distance of about 9 miles to 
Piano d'Orte, where it is divided into two sections, one supplying 
two high-pressure motors of 200 H.P., the other feeding a trans- 
former sub-station which lowers the pressure to 180 volts. 


Kensington,—At Tuesday's meeting of the M.B.C. an 
application was received from the Metropolitan Electric Supply Co. 
with reference to the proposed laying of an extra-high-pressare 
electric main along the south side of Harrow Road, this being а 
portion of the route authorised by the company's Act of 1901, under 
wbich the company are empowered to lay trunk mains from their 
works in Acton Lane, Willesden, into the Borough of Paddington, 
where they bave Parliamentary powers of supply. It was resolved 
that sanction be given for the laying of the proposed main, subject 
to the usual conditions. 


Kingswear.—Negotiations are proceeding for the exten- 
sion of the cables of the Edmundson's Electricity Corporation from 
Dartmouth to Kingswear. The cable will be taken across tne river 
vid the Great Western Railway Co.'s floating bridge, provided the 
necessary permission is secured. 
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Lancashire.—It is reported that several leading cotton- 
rpianing firms in the Farnworth district, near Bolton, are about to 
introduce electricity in place of steam in their mills. The Hulton 
Colliery Co. are also introducing electrical machinery in two new 
mines which they are opening near Atherton Central Railway 
Station. 

Leven.—The T.C. has granted the request of Messrs. 
Crompton that the Council should give its consent to the granting 
of a prov. order to the Electrical Supply Co. 


Leyton.—At West Ham last week an inquest was held 
on the body of Joseph Hay, aged 33. The deceased was in the 
employment of Messrs. Mather & Platt as an electrical engineer, 
and on November 7th he was working at the Leyton electric light 
works, on the switchboard. Suddenly a spanner he was using 
touched a “ live part of the board, with the result that the deceased 
was badly burned on the face, neck, wrist and arms. He was taken 
to the West Ham Hospital, but the same night he became delirious, 
and blood poisoning setting in, he died from exhaustion. 
It was stated that the deceased was a thoroughly competent man, 
nnd was fully aware of the risk he was running. The jary 
returned a verdict of Death by misadventure.” 


Llandudno,—The T.C. has decided to make application 
to the L.G.B. for sanction to borrow various sums, amounting in the 
aggregate to £7,186, which have been expended over and above the 
loans sanctioned for the various purposes, together with sanction 
tó re-borrow £1,025, being part of £4,844 sanctioned for purposes 
of electric lighting. 

London.—ManvLEBoNE.— This week the Finance Com- 
mittee of the M.B.C. sanctioned the payment of £12,000 on account 
of counsels’ fees, witnesses, &c., in connection with the arbitration 
proceedings under the electric lighting prov. order. With refer- 
ence to a letter from the London County Council calling attention 
to the clauses in the Council's (General Powers) Bill, the E.L. 
Committee resolved in favour of informing the L.C.C. that Maryle- 
bone had its own policy of electric lighting under consideration, 
and therefore was not prepared to offer any opinion on the proposed 
ораса 

iSLINGTON.—On Monday last week the borough was plunged into 
remi-darkness owing to the failure of the electric light. The light 
was restored in abont three-quarters of an hour. The failure was 
owing to the supply cf water from the New River mains suddenly 
ceasing ; to provide for emergencies of this character а quantity of 
water is stored on the premises, and no time was lost in making the 
necessary connections with tbe reserve of water. Before, however, 
this could be accomplished the water in the boilers became so low 
that the stokers drew the fires. 

The Lighting Committee is favourable to a renewed application 
by the L.C.C. for powers enabling M.B. Councils to wire and fit 
consumers’ premises for electric lighting, and to obtain loans for the 
cost of the work; but the Committee opposes being restricted to 
borrowing from the County Council as the sanctioning authority. 

РОРГАВ.—Тһе M. B. C. has directed the engineer to report on the 
extensions of plant required to meet anticipated demands, and has 
meanwhile deferred consideration of fresh applications for 
electricity. 

HawPsrEAD.— The M.B.C. is in favour of an application being 
made to Parliament by the L.C.C. for powers to enable Councils of 
Metropolitan boroughs to wire and fit consumers’ premises for olec- 
trip lighting. 

Londonderry.—Mr. Vibert Collinson, agent for the City 
of Londonderry Electric Supply Co., Ltd., is about to apply to tbe 
D. of T. for a prov. order to supply electrical energy for all pur- 
poses within the city. The greater part of the city is already 
lighted by electricity under municipal control. Some time ago the 
Corporation applied for a loan of £35,000 for the purpose of intro- 
ducing a system of private lighting in the principal streets. The 
L.G B. sant down an inspector to hold the usual inquiry, but so far 
the decision of the Board has not been made known. It is believed, 
however, that the loan will be granted. 


Loughborough.— At the meeting of the T.C. on 
November 19th the town clerk reported that the Brush Electrical 
Engineering Co. had written, requesting that a further extension of 
time to January 1st next should be given in which tc decide whether 
they would take a tranafer of the Corporation’s electrical powers. 
lt was decided to accede to the request on the understanding that 
within the time specified a definite reply should be given to the 
Corporation, and that no farther extension of time would be given. 


Lyndhurst.—The promoters of the E.L. undertaking 
have applied to the B. of T. for an extension of three months in 
which to complete the work, and the R.D.C. has given its consent 
fo the application. 


Manchester.—An explosion took place in Bridge Street, 
Deansgate, on Saturday morning, which it is alleged was caused by 
the fusing of one of the electrical mains. The current was cut off, 
and a few minutes afterwards a violent explosion occurred in a 
building opposite, blowing out a large plate-glass window and 

olng considerable damage. Two firemen were slightly injured. 


Margate.—The B. of T. has forwarded to the T.C. a 
description of the system proposed to be adopted by the Isle of 
Thanet Electric and Traction Co., Ltd., for supplying the town with 
electricity for lighting purposes. A direct-current low-pressure 
three-wire system will be used. The maximum price for public 
lighting is to be 24d. per unit. The laying of the mains has been 
commenced this week. 


Mexborough.—A L. G. B. inquiry was held last week into 
the application of the U.D.C. for sanction to borrow £2,500 for 
extending the electric light installation. 


Mont Cénis,—The waterpower of a fall on Mont 
Cenis, amounting to about 9,000 H.P., and the overflow of the Mont 
Cénis Lake, are to be utilised for the purpose of supplying Turin 
with electrical energy. It is estimated that about 5,000 H.P. will be 
produced for transmission to this town, which is 37 miles distant 
from the mountain.—Schweizerische Bauzeitunq. 


Morecambe.—The new Central Board School, which was 
opened here on November 17th, cost £18,309 to erect. When the 
School Board considered the artificial lighting of the school, tenders 
were invited from the borough gas manager and the borough elec- 
trical engineer as to the relative cost of the rival illuminants. The 
gas manager considered that, with all the lights burning which 
would be necessary, the cost of the gas consumed would be 19s. 
per hour. The electrical engineer estimated that 7s. 6d. per hour 
would illuminate the whole building if the electric light were 
adopted. The School Board thereupon appointed Mr. Richard Pape 
as their consulting engineer, and the work of installing about 300 
lights was carried out to his plans and specification. On the com- 
pletion of the work a test was made of the consumption, and it was 
found that, with all lights switched on, the cost per hour amounted 
to бв. 3d. (15 units at 5d.). Three hundred lamps are installed, of 
which four are 1 ampere Nernst lamps ; steel conduit has been used 
throughout. 


Newark.—By 16 votes to 4, the T.C. has adopted the 
recommendation of the E.L. Committee that an agreement should 
be entered into with the Notts. and Derbyshire Electric Power Co. 
for the transfer of tbe Council's E.L. order. The company under- 
takes to pay the expense the Council has been put to in obtaining 
the order, and to supply electricity at 4d. and 23d. per unit for 
light, and for power 24d. and 14d. The Corporstion is to have the 
option of purchase at the expiration of 14 years, and each subse- 
quent seven years, and if the company contracts with any local 
authority upon better terms than those above stated, Newark is to 


: be put on the same terms. 


Oldham.—The Electricity Committee has appointed a 
sub-committee to consider the prices charged for energy for power, 
traction, and lighting. A section of the new station at Greenbill 
has been started, and the Committee contemplates reductions in 
prices al] round, 80 as to encourage new customers. 


Pangbourne.—The P.C. has consented to an applica- 
tion from the Whitchurch and Pangbourne Electric Supply Co., 
Ltd., for powers to supply the parish with electricity. 


Penge.—About 15 months ago the U.D.C. decided to 
go in for electric lighting, and an agreement was come to with the 
Lewisham and District Electric Supply Co. by which the light was 
to be installed within two years. Nothing has since been done to 
carry the agreement into effect, and it is now announced that the 
powers of the Lewisham Co. have been handed over to the Black- 
heath and Greenwich District Electric Light Co., Ltd., it being 
added that during the next session of Parliament a Bill is to be 

romoted giving the latter company power to supply current for 

ighting purposes to Penge and district. On the heels of this 
announcement comes another of an equally important character. 
In certain portions of the neighbourhood the Crystal Palace District 
Electric Supply Co., Ltd., has possessed the sole power to supply 
current for lighting purposes, and this company, it appears, has 
also transferred its powers to the Blackheath and Greenwich Co. 
This means the transfer to that company of all the powers conferred 
by the Lewisham Electric Lighting Order, 1901, the Penge Electric 
Lighting Order, 1901, and the Crystal Palace and District Electric 
Lighting Order, 1890, covering large portions of Upper Norwood, 
Beckenham and Penge. This will also mean a serious competition 
with the electricity undertaking of the Beckenham U.D.C., which 
already supplies Beckenham with light, and has looked forward to 
supplying electricity for lighting and traction purposes to Penge in 
the near future. 


Rawtenstall.—The B. of T. has extended the Council's 


prov. order for a further period of one year from the 6th inst. 


Rhondda Valley,—The U.D.C. has been served with 
notices to the effect that the South Wales Electrical Power Co. 
intends laying down mains in the district sbortly, and with 
plans on a very small scale, showing tbe roads which it proposes to 
traverse in tbe Council's district. 


Rowsley.—An arc lamp, the current for which is sup- 
plied from the village corn mills, has been erected in tbe centre of 
the parish. The cost is being met by public subscription. We con- 
gratulate the parish upon its successful solution of the great problem 
of public lighting with cheapness and efficiency. 


Rugby.— At the meeting of the U.D.C. on November 
20th the E. L. Committee recommended, in spite of the refusal of 
the authorities at Rugby School to take a supply of energy, to pro- 
ceed with the scheme with all possible speed. It was stated that 
by the refusalof the school to take & supply the cable route would 
have to be altered, and the capital outlay would be reduced by 
£2,000. Assuming the demand would amount to 100,000 unite, 
there was an estimated profit on the first year's working of £213. 
The recommendation of the E.L. Committee was adopted. 
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St. Louis, U.8.A.—This city will shortly start operating 
its two electric lighting plants, erected at a cost of £9,00), as an 
experiment in municipal ownership. The current is to be used for 
lighting a number of public buildings, including the city hall and 


insane asylum. The cost for lighting has hitherto been £7,000 per 
annum. 


Sheffield.— A complete electric power installation has 
been laid down at the works of Mr. A. W. Cliffe, of the Pond Hill 
Saw Mills. The power is taken from the mains of the Corporation 
electric supply department as two-phase alternating current at a 
pressure of 200 volts and a frequency of 50 cycles per second. The 
total capacity of the four electromotors installed is 90 вир. 
The principal motors, together with the shafting, pulleys and Lelta 
required, are fixed in the basement of the mill, and the whole of 
the ground floor is thus left clear for working the machines and 
handling their products. This is the first saw mill in Sheffield t» 
be worked entirely by electricity, and the plant is an unqualifie i 
success. Electrical energy for power purposes is supplied in St effield 


at the low rate of 14d. per unit, and there is every indication of a 
very large demand. 


Sevenoaks.—The U.D.C. has decided to give its consent 
to the application of the Kent Electric Power Syndicate, Ltd., to 


the B. of T. for a prov. order to supply within the Council’s 
district. p` 


Strood.—The R.D.C. has given formal approval to the 


proposed application for a prov. order for electric lighting within 
the district by the Kent Electric Power Syndicate, Lud. / 


Stroud,.—Some two years ago the U. D. C. spent a con- 
siderable sum of money in taking the opinion of an expert as to the 
feasibility of lighting the town and district by electricity. Nothing 
further was done in the matter until last week, when the Council 
decided to seek a prov. order to supply electricity in its area. 


West Ham.—A L. G. B. inquiry has been held into the 


application of the T.C. for sanction to borrow £237,000 for the 
purposes of the electricity undertaking. 


West Hartlepool. — On November 19th a L.G.D. 
inquiry was held into the application of the T.C. for a loan of 
£7,107 for electric lighting purposes. It was stated that loans to 
the amount of £51,966 had been taken up in respect of the under- 
taking, and that the present application was in respect of spare 
plant, that previously provided having been utilised to meet the 
increased demand for light. There was no opposition. 


Weymouth.—4A L. G. B. inquiry was held last week by 
Mr. Мелде. King into the application of the T.C. for leave to borrow 
£41,800 for electric lighting purposes. Prof. Kennedy, consulting 
electrical engineer to the Council, gave evidence. Considerable 
opposition was manifested by ratepayers. 


Whickham.—The U. D. C. has decided to apply to the 


B. of T. for a prov. order to construct electricity works and to supply 
within the Council's district. 


Yeovil.—The T.C. has decided to apply to the B. of T. 
for a prov. order to supply electricity within the borough. 


ELECTRIO TRACTION NOTES. 


Beckenham.—It is intended to continue the Beckenham 
electric tram scheme along Manor Road and Bromley Road, past 
Shortlands Station, round Valley Road, and across the open land 
near Aylesbury Road, Bromley, past the National Schools, and up 
Mason's Hill to Trinity Church, Bromley. Thie, it will be sten, is 
a very important extension of the Croydon tramways, the ramitica- 
tions of which, if these schemes are passed, will extend all the way 
from Button, in Surrey, to Kaockholt, in Kent. 


Belgium.—The Times correspondent in Brussels says 


that the Belgian Government has received from an Anglo-American . 


capitalist in London an offer to construct the proposed electric rail- 
was between Brussels and Antwerp. The person making the offer binds 
himself to deposit £2,000,000 sterling as a guarantee of good faith, 
and to finish the line, including a tunnel under the River Rupel, 
within 18 months. The distance between the two cities, about 26 
miles, would be covered in 22 minutes. 


Canal Traction.—A scheme is said to be on foot for 
constructing a canal between London and Southampton and 
equipping it for electric power. 


Dartford.—The U.D.C. has decided to apply to the 
Light Railway Commissioners for power to conetruct four lines of 
electric tramways in the town and district. The first and second 
lines will run through the town, with a loop, the third will enter 
the area of the R.D.C. and will join with the Gravesend line at 
Swanscombe, and the fourth will serve Wilmington, and Sutton at 
Hone, also ір tbe R. D. C. 8 area. S 


Dewsbury.—The points in dispute between the Corpora- 
tion and the B. E. T. Co. have at last been settled, and the work «f 
completing the lines will be pushed on rapidly. The Corporatio. 
objected to the manner in which the company proposed to nego. 
tiate an awkward corner. The company has now agreed to pur- 
chase certain land, во as to make a perfectly safe curve. The 
other point under negotiation had reference to the supply of ener, y 
by the Corporation for the running of the cars. It has now фе: 
settled that the company will take energy for 28 years, bnt t c 
terms are to be subject to revision at the end of 21 years. | 


Durban.—The T.C. recently considered reports by tl 
Tramway Committee and certain officials on eight-wheel bogie v. 
four-wheel cars. It was recommended that two bogie cars b. 
indented tor as an experiment. The Council's voting on the point 
was five in favour and five against, and the casting vote of th: 
Mayor decided it that the cars were not to be bought. 


Electric Railway Traction. — Mr. Wilson Worsdell, 
locomotive superintendent of the North-Eastern Railway, lecturin:; 
at Gateshead concerning the recent tour of North-Eastern Railwa ; 
officials in the United States, said that they were not cursed i. 
America by a Board of Trade. In reference to electrification (f 
railways, be said that at the end of their visit they inspected som: 
lines in Connecticut, and saw local lines, which were originally steam- 


worked, and ran four trains a day at а loss, now after electrificatio.: 


running 14 trains a day at a profit. That largely accounted for tu 
decision of the directors of the North-Eastern Railway Co. t: 
" electrify their local lines, though even there the Americans ha | 
an advantage, in not having to protect the third, or live 
rail, a8 the North-Eastern would have to do. He believed the 
future of the local lines in all parts of the country, where they ha | 
to compete with tramways, would be electrification. 


Exeter.—The City Council on the 18th inst. arrived :t 
a third “ final” decision as to the routes to be followed by the new 
Corporation electric trams, adopting an additional single-track lin: 


of about three quarters of a mile, and bringing the total іга: k 
mileage to 13. 


Glasgow. — A meeting of the Corporation Police 
Department was to be held yesterday to consider a draft of tiv 


Glasgow Corporation Provisional Order, 1903, in which the tran - 


way department seeks powers to construct a number of short lengt us 
of tramways, including, among others, a line from Springburn, v» 
Keppochill Road along St. George's Road, North Street and S-. 
Vincent Street to Finnieston, and oae from Duke Street, along Х: - 
Road to Parkhead Cross. It was proposed to double the single liic 
in Pollokshields. Confirmation was also to be sought of the agr v- 
ment with the Clydebank Commissioners under which Glasgow 
will construct and work the tramway lines in that burgh. | 
Major Pringle, of the Board of Trade, and several of the officials, 
formally inspected the extended line from Shieldhall to Reufr. 


on Saturday morning last, after which the new route was openc | 


for public traffic. 
Halifax.—The Hipperholme section on the Halifax Cır- 


poration electric tramway system was recently opened. 


The new generating station erected by the Halifax Corporatio : 
at Hebden Bridge was to be completed this week, and the Мауог 
was to open it on Wednesday, 26th inst. He was first to start tu» 


engines at the central station at Halifax, and then to proceed: 


Hebden Bridge to turn on the current from the transforming statio: 

A coming subject for exciting discussion by the ratepayers ів ul. 
charge made by the electricity department to the tramways depu. 
ment for energy —2d. per B. of T. unit—nearly double the amou t. 
paid by the Bradford Corporation. It is being openly stated 
municipal circles in the town that the tramways department is rea. y 
paying for the up-keep of the electricity establishment. 


Hamilton.—The Hamilton, Motherwell and Wish: 


Tramways Со. is promoting an order with a view to connecting 1 : 


Hamilton service with the Glasgow Corporation system at Cambu - 


lang, and laying a line from that town along the Bothwell Road t» 
Uddingston, Bellshili, Holytown and Mother well. 


Heckmondwike.—The U.D.C. on Monday decided t» 
seal the agreement with the B.E.T. Co. re electric tramways. 


Hudderstield.— The motor-driven tower wagon referr.: 
to in last week's note is for inspection and repair of the overheuu 


tramway equipment. The reference to carriage of coal has nothing 
whatever to do with the wagon. 


Italy.—The members of the Commission appointed !o 
study the question of a direct line of railway between Bologna au: 
Firenza, and of which Prof. Colombo, of the Italian Senate, is tu : 
president, are in favour of the adoption of electricity as the moti: з 
power. 


Kalgoorlie (W.A.).—The new electric tramways wcre 
completed on November 19th. 


Lancaster.— The tramway system is now practically 
ready for opening as soon as the В. of T. inspection has taken pla. 
The trial runs which took place recently were carried out me 
power supplied from the new generating station, which 18 Dor 8 
running order, and not, as we stated last week, with power deriv. 
from the lighting station. 


Nottinzham. — Another section of trolley line (to 
Wilford Road) was inspected by the B. of T. last week. 


(Continued on page 903.) 
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THE "CREWE" SYSTEM OF RAILWAY 
SIGNALLING. 


TwENTY years, have passed since the first English patent 
was obtained for operating railway points and signals by 
power. It was a crude scheme, and it is doubtful if it would 
have answered the purpose for which it was designed ; but 
it was the first attempt to turn electricity to account for 
the purpose of reducing the labour of man in a function 
eminently suited for the application of power. | 
The work in a signal cabin was not then what it is now, 
but the severe physica! exertion entailed by the movement of 


the heavy levers did not escape notice, and this patent—the 


apparatus would have involved ; consequently progress in 
England bas been slow, and it is only now when recon- 
struction is becoming necessary, and the enlargement of 
stations involves a rearrangement of the signal plant, that 
power working is being adopted. 

In the United States of America, however, the power 
system was available before any great progress had been 
made in the interlocking of points and signals, an! conge- 
quently we find the new system much more extensively 
employed in that country. 

The advantage of a power system over a manual method is 
so generally acknowledged that it is hardly necessary to refer 


’ 


to it; but we may briefly say that a signalman who is 


invention of an Englishman—may be said to be the germ 
from which have been evolved the power systems of to-day. 

These several systems have been: matured in England, the 
United States of America, Germany and Italy, and in each 
case they possess features more or less specially suited to the 
different requirements of the country in which ki: have 
been produced. 

In England, when the first power system was proposed, 
the interlocking of pointe and signals had practically been 
completed, the work had been carried ont at an enormous 
cost, and although the, advantages of power working were 
fully recognised, there was naturally some reluctance to 
incur the further outlay which a reconstruction of existing 


mainly occupied, as in many casés he now is, in the work of 
manipulating some scores of levers, which undoubtedly 
entails severe physical exertion, oannot possibly pay that 
minute attention which it is necessary he should to train 
movements, and the position of the points and signals for 
which he is responsible. 

It has also been clearly demonstrated that when the work 
of a cabin involves the employment of three or four men a 
more or less divided responsibility exista, which has frequently 
resulted in mistakes ; and if any further argument in favour 
of power working is needed, it is that one man can do the 
work of three, and the saving thus effected in wage: is alone 
sufficient to justify ita adoption. 

F 
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In- the ELECTRICAL, REVIEW for January 17th, 1885, in 
- an article entitled “The Applications of Electricity to Rail- 
way Signalling,” we wrote :—‘ The working of the latter 
(outdoor signals) by electricity instead of by direct mechanical 


Fia. 2. 


means has recently been taken in hand by Messrs. Timmis 
and Currie, and, we believe, with success, though it is too 
early to pronounce upon the lasting merits of the system.” 
Practically 18 years have come and gone since these 
words were written; it is interesting to learn what has 
happened during the interim, and to put on record 
how the subject is being treated to-day. Messrs. F. W. 
Webb, chief mechanical engineer of the London and 
North-Western Railway ; A. M. Thompson, 
the signalling superintendent of the 
London and North-Western Railway, and 
Illius. A. Timmis (whose name we are 
pleased to notice associated with those of 
the L. and N. W. Co.s well-known 
engineers) have invented and perfected & 
system of working points and signals by 
electrical power. ‘This system is known 
as the “Crewe system," it has been 
working at Crewe for some three years, 
and last week we were invited by the Rail- 
way Signal Co. to inspect it in operation, 
when everything passed off without a hitch. 
The results are said to indicate that the 
system is superior to any of the power 
systems used up to this time. The other 
power systems for working points and 
signals have been either hydraulic, pneu- 
matic, or pneumatic with electrical 
valve control. The electrical system as 
installed at Crewe is worked from the 
station-lighting equipment at 110 volts. 
The amount of power required for work- 
ing such а system is extremely small, as 
will be seen from the fact that except in 
the largest cabins, say, of 200 levers, 25 
amperes at 100 volts would bethe maximum 
demand. In the case of the largest cabins 
50 amperes would be the maximum 
demand. The question of the amount 
of power, therefore, does not particularly | 
enter into consideration in connection with this system 
as shown from the results at Crewe. As installed 


there for working the facing points, it consists of an 
electric motor working through a worm gear with a right 
and left-handed clutch for working the switch and locking 
rods, electrical switches in the cabin for starting and 
reversing this motor, and detector arrangements so that the 


signal cannot be raised, or electrical connection made with 


the electro-magnet for working the signal, until the point is 
bolted in a preconceived position. Briefly the operation 


is as follows :— 


For throwing a point: a corresponding -switch is pulled 
about half way over and stopped by the check lock. This 
motion establishes connection with the electric motor 
through a carbon-break switch. The motor rotates and 


. catries the point over. Until the point is over and the 


locking effected, the full throw of the operator’s handle 
cannot be accomplished. When, however, the point is fally 
over, and the locking established, electrical connection is 
made through a solenoid which releases the lever, so that 
the approximate signal can be placed at safety. There is, 
therefore, a double safeguard as regards the signal, one by 
the check lock, and the second by the electrical con- 
nection. By the use of the worm gear and cam, in addition 
to the bolt lock, a further locking of a point is effected, 
since neither the worm gear nor the cam can be reversed 
from the point, an important advantage, since it sometimes 
has occurred that the bolt lock has failed. In this event 
the bolt would be firmly held by both the cam and the worth gear. 

What practice has established with respect to this method 
of working is greater reliability than exists with pneumatic 
or hydraulic systems, in that there is nothing to condense or 
freeze up, and fewer working parta. Greater simplicity, 
since the ordinary power plant supplies the power for work- 
ing, and there are no valves, cocks, &c., incidental to the use 
of pneumatic or hydraulic power. Ability to extend over 
greater distances, it being generally recognised that elec- 
tricity is best suited for the transmission of power. Less 
cost of maintainance, on account of the fewer wearing parts 
and convenience for repairs while working. The voltage is 
such that should any circuit become interrupted, repairs can 
be easily carried out without danger. It should be here 
observed that each signal has its own independent cable, so 
that in case of the failure of any one signal nothing would 
result to the rest of the system. 

Broadly speaking, it may be stated that the advantages 
are due to the use of electricity as a single kind of 
economical power resulting in simplicity both as regards the 
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general nature of the installation.and 98 regards the indi- 
vidual devices. 
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The points and signals are worked with far greater 
' rapidity than is possible by any mechanical method, with 


the result that on a busy road quicker train movements can 
. be effected, a matter 20 Е 
of considerable к = 5 ok 
economy in railway 2 | 
management. 
The following 
rticulars of the 
illustrations will 
supplement what 
has gone before, 
and give the reader 
a very fair grasp of 
. the details of the 
“Crewe ” system :— 
Fig. 8 shows the 
interior of Gresty 


at Crewe, which was 
put to work about 
four years ago, and 
controls a busy 
on the 
Crewe and Shrews- : 
bury main line. The 


nuniber, are in two 
tiers, the upper tier ` 
being, as a rule, 
used for point move- 
ments, and the 
lower tier for signal 
movements, and it 
will be seen how 


compact this com- Fro. 


paratively large 

frame is, occupying 

a space about one-third of that required for an ordinary 
apparatus, the signalman, from one position in the box, 
being able to operate some 30 levers, In another signal 
cabin, containing 152 levers, a frame of 76 levers is fixed 
on one side of the box, and 76 on the other, the signalman 
working between them; and in this case he is able, without 
moving his position, to, work nearly 60 of the levers. 


Fig. 5. Fra. 6. 


Nothing but the levers and supporting frame is in the top 
part of the signal cabin, and the work of the signalman is 


. Consequently not interfered with by any adjustment or repair 


of the locking, switches or controlling apparatus. The 
 signalman in the picture is seen moving a lever rn the frame, 


and, at the same time, working his block instrumente, 
which illustrates 
the ease with which 
the Crewe system 
is manipulated. 

Fig. 1 shows the 
bottom floor of the 
signal cabin, which 
contains the in- 
terlocking, the 
electric switches, 
and the check locks. 
The interlocking, 
which may be seen 
in the upper part 
of the photograph, 
is mechanical, and 
being of the well- 
known tappet type, 
does not need any 
further description. 

Below the in- 
terlocking are seen 
the switches, by 
means of which the 
electric current i8 
transmitted from 
the supply source to 
the points or tuu 
signals, and below 
the switches again 
are the check locks. 
These are provided 
for the point levers 
in both positions 
(and for the signal 
levers in the back position), and prevent the complete move-, 
ment of the levers until the pointe they operate have been 
moved over to the right position and securely bolted. 

Fig. 2 shows a facing point and the covers of the cast- 
iron boxes, containing in the one case the point movement, 
and in the other case the check-lock switches and signal 
detectors, which, in addition to the check lock, are provided 


Fro. 7. 


to ensure that a signal reading over the points cannot be 
lowered until the points are accurately in position and 
bolted. — It will be noticed. that. these covers are level 


143. 
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ith th f h 2 f 
with the upper tace of the sleepers and ballast, thus no bottom of the oil, the level of which w i gi 

obstruction is caused, and a level footway is formed for the water at once siphoned away. Very 1 T 

shuntere. practice is found to get into the box, but in the event of a T 

box being filled by accident, the siphon being inoperative det 

no harm results if the water is cleared off in the course of gm 

94 hours. The four-core cable conveying the current for "TS 
the points is about $ in. in diameter, and this can be leid j 

in the ground, or carried on supports overhead ; when laid om 

in the ground it is put in rough grooved timber, ‘and mU 

pitched in. i uli 

Fig. 5 shows the switch by means of which the currentitis TE 

directed from its source of supply to a point or a signal. The м 

contacta are of carbon, ће carbons on the moving part being po. 

carried on plungers which are duplicated to ensure a good sess 

contact if the surface of the under carbons is irregular. | is | 

The connection between the supply cables and the switch is am 

made by metal jaws, and in case of any failure the complete Tic 

gwitch can be taken out and another substituted in a few ‘Beet 

seconds. Experience, however, has proved that the failure “The 

of one of these switches is of very rare occurrence, switches inched 

which have been in constant work for 18 months 80, far Tte line 

showing no signs of deterioration. zaent 

Fig. 6 shows the check lock, which is provided for point ajel 

levers and back-locking signal levers. In a power system in, a 

it is quite necessary that a signalman must not be зш f. 

able to complete the movement of a lever which vould e t 

complete the unlocking of signals in connection. with E 

Fio 8 the point. until the point has been moved over and bn it 

| ub bolted, and the check lock is provided for this purpose. [ 

Fig. 4 shows the electric motor and mechanism for work- It consists of two electro-magnets, one being energised when ni a le 
ing a point. The motor is worked by a; current of 20 the point is pulled over, and the other when the point is ы 
' Р : 7 trea 
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amperes at 100 volts, and runs at a speed of about 800 put back. The energising of the coils is caused by a shunt Hg 
revolutions a minute, this speed enabling the points to be current switched on when the bolt lock to secure the point EI 
moved over in about 3 seconds. | ш 
The armature is formed on a tube which fits over the р, E 
armature shaft, and it can be lifted off and a new armature Jg 
substituted in a few minutes. The armature shaft is pro- fu 
vided with ball bearings, and drives а worm amd worm- Te 
wheel. The worm-wheel is loose on a cross-shaft, and its Wu) 
movement is transmitted to the cross-shaft by means of two ыт 
clutches, опе on either side; these clutches are made right Nis 
and left-handed, so that if the worm-wheel is turned in one re 
direction, one clutch will be engaged, and will tarn the cross- d 
ghaft, say, tothe right ; in the opposite direction theother clutch Ia 
will be engaged turning the cross-shaft to the left. When the wel 
point has been moved over and bolted, a striking gear is el 
operated, which disengages the clutch, and the motor then T. 
runs free until it stops. Keyed to the cross-shaft ів а cam- jjj 
wheel, on either face of which is formed a ‘cam-shaped slot ma 
of an irregular contour; im each slot there works a roller tW 
attached to a bell crank, the one crank working the point, - 
and the other the locking bar and bolt; this locking bar and А EN 
bolt is only required for facing points, in the case of trail- т 5 E. 
ing pointe the one crank only is needed. The motor and its Ec ч 
mechanism are placed in a cast-iron box with а cover, which, 3 8. m 
as shown by fig. 3, is level with the top surface of the ni. E | 
sleepers. The box is filled with thick mineral oil to the Hee arene 2 2 i 
level of the cross shaft, and thus the mechanism is auto- ee r 
matically and continually supplied with lubrication ; one o 2 
charge of oil has in practice been found to last for 18 months, SE o 
when a little fresh oil must be added. Fig. 10.—Swrreß Brook ғов Facio POINTS. S 
In the side of the box is formed a siphon, so that should in position is shot. The rod working across the face of the 5 | 


апу water find ite way into the box it would fall to the magnets is provided with two projections, one of which 18 
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shown to be engaged with the pawl which forms the arma- 
ture of the uppermost magnet. In this position the lever 
in the cabin is pulled over through about three-quarters 
of its stroke, and во soon as the points have been moved 
over and locked the magnet will be energised, the 
armature pawl will be drawn down and the rod released, 
thus enabling the lever in the cabin to be fully pulled 
over. 

Fig. 7 shows a signal movement. 
electro-magnet, a switch with carbon contacts, and a small 
resistance frame. This movement is similar in construction 
to the movement introduced by Mr. Illius A. Timmis, and 
provided by him for the automatic electric signals of the 
Liverpool Overhead Railway, which have been working most 
successfully for many years. 

It is thus described by Mr. W. E. Langdon, the superin- 
tendent and engineer of the electrical department of the 
Midland Railway, in his admirable book, **'The Application 
of Electricity to Railway Working" 1897 edition :— 

“The automatic block system employed on the Liverpool 
Overhead Railway is the invention of Mr. I. A. Timmis. 
The line i8 divided into block sections in the usual manner, 
in extent about half a mile each. At the commencement of 
each section there is a station. This, the sections being во 
short, admits of the home signal for one section and the 
distant for the next being at the same station; the former 
serving to admit the train into the station aud protect it 
while standing there, and the latter as starting signal to 
allow it to proceed into the next section. "The last vehicle 
of eacli train is fitted with a device for making contact 
with a lever projeeting from a box arranged for the purpose 
on the permanent way, the object of which is to make 
or break the electric circuit by which the signais are operated. 
The contact surfaces are long, and move over each other with 
considerable friction, which ensures gocd contact. 

“The signals which govern the trains are much smaller 
than those in general use, on account, it is said, of the short 
distances between stations and the low fixed specd of the 
trains, What is termed by the inventor a ‘long-pull 
electro-magnet’ is employed to operate the signals. The 
energy required is 5 amperes at a pressure of 40 volts (200 
watts). On the signal being placed in the line clear position, 
the current operating the magnet is reduced by the automatic 
insertion of a resistance which brings it down to 25 
ampere. The electrical contacts on the starting signals are 
formed by means of a vessel containing mercury, which, 
when in one position, leaves them disconnected. 

“Provision is made for dealing with a train which, owing 
to some irregularity, may require to cross over from one line 
to the other and return to the station from which it started. 
This is effected by taking the main circuit through a switch 
connected with a point lever, which, when worked, breaks 
the circuit of the two lines, while the parts are at the same 
time so connected as to admit of the due operation of the 
signals for the roads open to traffic.” 

The “long-pull” electro-magnet of Мг. Timmis is 
specially interesting to ourselves, for one of us was deputed 
nearly 20 years ago to proceed to the Gloucester Wagon 
Works and to the railways around Swansea Harbour to 
Investigate and report upon its utility for operating points 
and signals, 

Probably it was before its time; certainly the facilities 
Which can now be found practically everywhere for the 
supply of electrical energy were not then in existence. 

The movement has been simplified and improved, 
and is of greater power, as it has to work a much 
larger and heavier signal arm. A current of about 6 
amperes at 100 volts is required for a fraction of a second 
to pull the signal arm to the “off” position, when the 
switch passes this current through a resistance, reducing it 
to about 2 amperes, which is sufficient to hold the signal 
arm off. When the current is cut off by the lever in the 
cabin being put back the arm at once flies to danger. 

A somewhat similar but smaller movement is employed 
for ground disc signals. | 

Fig. 8 is a view of the exterior of a signal cabin at Crewe, 
containing 60 levere, and it shows the small size of cabin 
required for the comparatively large frame of 60 levers. 
The photograph is also interesting, as it was taken after a 


| heavy fall of snow, and during the severe frost of February, 


This consists of an 


throughout which the apparatus was worked without a 


failure. 

The diagrams we give in figs. 9 and 10, showing com- 
plete details, will be readily understood by aid of the descrip- 
tions given in the preceding pages. 

The results obtained in the working of the Crewe system 
are so satisfactory that it would appear that this system is 
likely to come iuto general favour with railway engineers, 
and it may be of interest to state that an order has recently 
been placed by the North-Eastern Railway Co. with the 
Railway Signal Co.; of Liverpool, the sole manufacturers, 
for the signalling of one of its busy junctions by this system. 
This latter company, we may add, will be pleased to give any 
further information required, and show a frame of some 
60 levers which has been in operation for about two years. 

Finally, we have only to express our thanks to Mr. 
Holliday, the works manager, and Mr. Ledger, secretary of 
the Railway Signal Co., Ltd., to Mr. Thompson, of the 
London and North-Western Co., and to Mr. E. W. Timmis, 


for assistance in preparing this article. 


Та connection with the above description we think it may be 
taken as certain that the first serious beginning in mechanical 
means to utilise electricity for operating signals and poiats on 
railways was in 1883, when Mr. Iliius A. Timmis and Mr. Currie, 
after many experiments, produced a long-pull electro-magnet, to 
wbich we have previously referred, and concerning which we are 
now enabled to add further particulars. The longest pull obtained was 
4 in., and the greatest power with 50 volts and 40 amperes was unde r 
10 lbs. The bobbin of this magnet consisted of a helix of wire with 
outer and inner tubes of magnetisable metal united by a common 
base plate, two poles being thereby obtained. The armature con- 
sisted of a top plate with an outer rim extending a short distance 
downwards, and a coned core extending still further downwards. 
They thus got a triple pull, first the core, then the rim, and then the 
top plate. A signal magnet had a pulling range of 2i in. about, 
with an initial pull of some 8 Ibs. with 50 volts and 5 amperes. 

The next patent was one for reducing the main or pulling cur- 
reat after the signal was lowered to “ line clear," to 4 smaller or 
holding current so as to economise the current and prevent the heat- 
ing of the magnet, as it is very necessary to hold the signal at 
“line clear" (it may be for half an hour at a time). They found 
that the holding current need not be more than one-tenth of the 
pulling current. This patent expired in 1897, and Mr. Timmis was 
fortunate enough to get an extension of it for 10 years. 

Mr. Currie went to the United Btates about 1890, and Mr. Timmis 
took out several patente for combination working, with motors to 
work points and means to control and interlock pointe and signals 
and levers in the cabin. 

Several: installations were fitted up by him; one in the 
Gloucester Railway Carriage Works, and one on the Great Northern 
Railway at Woodside Park Station to demonstrate what could be 
done. Also he fitted a complete installation in 1889 in the Paris 
Exhibition, and one in the Inventions Exhibition at Earl's Court. 
He also signalled a junction in the Argentine. 

In 1892 he was entrusted by the directors with erecting and 
putting to work a complete system on the Liverpool Overhead Rail- 
way for automatically working the signals, but not the points, by 
electricity. Here he invented an improved electro-magact, which 
developed 12 times the power of the old magaet, and tnus brought 
the operating of signals and points into the range of practical work. 

As we have already notified, this system at Liverpool has been an 
ей лепб and ao economical sucess. Ac the same time he took 
out a fresh and important patent to deal with this, and with future 
signalling, viz, when a train has passed out of a block and pat the 
signals in that block to “ danger,’ the train passes the “ starter" 
in the next block, and puts it to danger; when the train has 
gone an arranged distance beyond the starter,“ and it has gone to 
" danger,” the last vehicle of the train joins a pair of making” 
contacta and a circuit is completed at these contacts and also at aad 
by the starter just passed being at “danger,” and this circuit 
then goes to the electro-magaets on the sigaal or signals in the rear 
block and lowers them. By this invention a train has always one 
or more signals behind it at danger, and if a carriage (or more 
than one) becomes detached from a train no accident happens. Mr. 
Timmis thus has three inventions :— 

1. An ele tro-magnet of great power and long pull. 

2. The reduction of the electric current to hold a signal at "line 
clear." 

3. The protection of a train while travelling in automatic 
Working. 

In 1895 he and his son (Mr. E. W. Timmis) fitted up а complete 
electric installation at Earl's Court, which was viewed with interest 
by many engineers of English and French railways. 

It was the results at Liverpool and Earl's Court janction which 
lei Mr. Webb, in the winter of 1896-7, to make an arrangement witb 
Mr. Timmis, by which Mr. Webb and the signal superintendent 
Mr. (Thompson, commenced the work at Cre we, which has now 
developed into the large and most satisfactory installation we have 
just described. The whole of the sigoals, including shunting 
signals and ground discs, are worked under tne patents of Mr. 
Timmis, * The Long-Pull Electro-Magnet " and “The Reduction о 
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the Current.” The trailing points are operated with the Long- 
Pull Electro-Magnete," but the facing points, &c., are operated, 
as before stated, by the “Webb & Thompson Motor." The gear- 
ing in the cabins has been worked out by Mr. Thompson and his 
assistante on the L. and N. W. Railway. 

In addition to the work done in this country, Mr. Timmis, with 
the aid of Monsieur A. Lavezsari (the able secretary of the French 
Institution of Civil Engineers) and Mr. E. W. Timmis, fitted up the 
Ceinture Railway in the Paris Exhibition of 1900. This worked 
automatically, and was a perfect success. 

Previously, in 1896, the engineers of the Western  Rail- 
way of France arranged with Mr. Timmis to fit up s series of 
stations on their line, andthis company afterwards bought his patents 
for use on ita line. | 

The economy of this system is proved, and its absolute reli- 
ability establisbed beyond doubt. 

Having only only one power is a great advantage, and the more 
so as the power used is the same as that used for lighting the 
stations, goods yards, &c. There is no agent so reliable and so 
quick in its action as electricity. 

There can be no doubt that every line in the universe will 
eventually have its signals and pointe operated, controlled, repeated, 
and interlocked by this one force, Electricity ! 


ELECTRIC TRACTION NOTES. 


(Continued from page 902.) 
London.—L.C.C.—The Council on Tuesday adjourned 


for a week the consideration of a report by the Highways Com- 
mittee who recommended the re-construction for electric traction of 
short lengths of existing tramways and the laying of other sections 
authorised by the Act of 1901. The lines are those :— 

Between (1) the Elephant and Castle and Lambeth Road; (2) Newington 
Causeway and Southwark Bridge, and along Southwark Street to the Hop 


Exchange; (3) Si. George's Circus and Southwark Bridge Road; (4) Southwark 
Bridge road and Borough Road; (5) along Bermondsey New Road, from Old 


Kent Road to Grange Road; and between (6) Lambeth Road and Westminster 


Bridge Road; (7) Southwark Bridge Road and St. George's Church, Borough; 
8) Newington Causeway and Southwark Bridge Road; and (9) slong the new 
street authorised by the Tower Bridge Southern Approach Act, 1695, from 
Grange Road to Tooley Street. 


It is estimated that the cost of the above tramways, the length of 
which will be about 3 miles of double track, will amount to £133,000, 
of which £107,000 will be for roadwork and permanent way, and 


£26,000 for electrical equipment, including cars. 


Maine, U.S,A.—More tban 


tance by the present steam railroad. 


Manhattan Railway.—A New York correspondent 
writes :—'' Since the opening of the converted portions of the New 
York Overhead Railway, over 700 cars, driven by electricity, have 
been put in operation. The trains generally consist of five cars, 
each carrying as many passengers as can be compressed into them, 
there being no regulations as to limiting the number of passengers 


to be carried in any one car." 


Reigate.— Mr. F. H. Cheeswright has notified the 
R.D.C. of his intention to apply to the B of T. for powers to con- 


proposed station of the 
Brighton Electric Railway at Redhill, along Nuttield Lane, to 
Merstham, past Gatton, into Reigate, with a return route along 


struct an electric tramway from the 


Station Road. 3 


Salford.—On 19th inst. the Corporation ran electric cars 


along Manchester Road to Swinton. 


South Stafforshire.—A commencement has now been 
made with the electrical equipment of the South Staffordshire 


Tramway from Great Bridge to Dudley. 


Stroud.—Steps have now been taken in real earnest to 
carry out the scheme of electric tramways for Stroud and district. 
Tne whole of the scheme, as propored by the late Mr. Nevins, will 
be dealt with, and the towns of Chalford, Nailsworth, Painswick 
and Stonehonse, to each of which places there is now a regular 
hourly service of omnibuses, will be relieved by the tramway. The 
original scheme was vigorously opposed by the railway companies, 
and the Commissioners who held the inquiry were unable to deal 
with the matter, because the new line would have competed with 
existing railways. At that time it was pointed out that the only 
two courses open to Mr. Nevins was either to drop such portions of 
the scheme as would directly affect the railway companies, end thus 
construct a purely local tramway, or to promote a Bill in Parlia- 
The newly-formed company have decided to go in for an 
Act, and last week notices were posted throughout the entire route. 
The scheme has the unqualified support of the local authorities, the 


ment. 


Chamber of Commerce, and the Traders’ Agsociation. 


Sussex.—The Tramways Committee of the West Sussex 
County Council has recommended the Council to support the appli- 
cation of the B.E.T. Co. for powers to construct an electric tramway 
between Hove and Worthing, with a probable extension to Little- 


hampton. 


200 additional miles of 
electric railways are projected for the State of Maine, there being 
300 miles now in existence. Oae of the lines, 45 miles long, 
between Rockland and Augusta, is calculated to save half the dis- 


Sweden.—The announcement of the probable early 
transformation of the Swedish railways into electrically-worked 
lines has been officially declared to be premature. The question has 
been examined, and although the principle was favourably reported 
upon by the commission, the problem is at present far trom being 
settled. It is now thought inadvieable to utilise such watercourses 
as are distantly situated, as the transport of the electric current 
could not be effected on sufficiently ecovomic lines. It is believed, 
however, that, in certain cases, those falls that are situated at con- 
siderable distance from the railway could be altogether dispensed 
witb, and instead ordinary electric power stations could be 
adopted, in which peat—so plentiful in Sweden—might be advan- 
tageously employed for the development of steam. 


Warrington.—The Light Railways Commissioners have 
sanctioned the Warrington—Northwich light railways. 


West Ham.—The foundation stones of the Council's 


| tramways generating station were recently laid by Alderman 


Spratt. 


Worthing.—The T.C. on Monday decided to promote a 


Bill in Parliament authorising the Corporation to construct electric 
tramways, instead of applying under the Light Railways Act. 


TELEGRAPH AND TELEPHONE NOTES. 


African Telegraphs.— The Globe Berlin correspondent 
says that the new teleg-aph and telephone lines in German East 
Africa have now reached Kilimatinde, which is half way. The 
lines are now working, and there are five stations—Mafisifihre, 
Mrogoro, Kilossa, Mpapua, and Kilimatinde. If the Reichstag 
grants the further cost entailed by this undertaking, then the tele- 
graph station at Udyidyi, on Lake Tanganyika, will be reached by 
the end of 1903. If Udyidyi is reached, then the German tele- 
graph system can ki joined to the ''Cape to Cairo" telegraph 
system, provided that the work already begun by Great Britain is 
dulv carried forward. 


American Pacific Cables, — A Press dispatch from 
Washington says that Mr. Ward, general manager of the Com- 
mercial and Pacific Commercial Cable, has completed terms with 
the Attorney-General for extension of the cable to Shanghai. He 
has interviewed the Secretary of tbe Navy with a view to paving 
the way for the co-operation of the Navy Department in layiug the 
cabie from Hayti to the Philippines. 


Continental Telephones.—Telephonic communication 
has been established between Paris and Rome, and it will shortly 
be extended to Naples. 

The new telephone in bronze wire between Rome and 
Torino will probably be in operation before the end of 
the year. It is expected that the French section of 
the Milan—London telepbone will be completed within a 
month’s time. There will then be nothing to delay the opening 
of the International line between England and Italy ; a connection 
with Genoa will be established without delay. 


The Light that Failed. — In the Commercial 
Intelligence of the 6th of this month, we notice a somewhat 
petulant article, headed The All-Red Cable Fad in the Light of 
Reason,” by Lieutenant C. Bellaire. He, it appears, does not agree 
with the landing of the British Pacific Cable on Fanning Ieland. 
The article appears to be based on superior knowledge of strategical 
requirements and a certainty that that knowledge is absolutely 
beyond doubt. With reference to Lord Balfour's Committee on 
Cable Communications, this gentleman says, I think I could fill in 
the leaders indicating suppressed passages with tolerable accuracy,” 
but, as he also says that the Falkland Islands are of no great account, 
either to our strategy or commerce, one is rather inclined to 
question the accuracy with which passages, which the committee 
have thought it necessary to suppress, would be filled in. At any 
rate, H.M. Government seem to be under the impression that the 
Falkland Islands really are of some account, otherwise it is difficult 
to understand why they should be prepared to expend a sum of 
£3,000,000 there, in works directly connected with strategy. The 
writer is somewhat severe on the American Government for having 
failed to sever the telegraphic communication with Cuba during 
the late war. He does not appear to be aware tbat with the 
exception of the cable between Havanna and the United States, all 
available means of cable communication with Cuba actually were 
cutoff. The reason that the Havanna Punta Rasa cables were not 
cut must be evident, even to a novice in strategy, but perhaps, it is 
well to make this very clear. These cables, landing in the United 
Státes, were obviously under the control of the United States 
authorities at Punta Rasa; therefore it was unnecessary to cut them, 
and it is hardly needful to point out, as Lieutenant Bellairs does, 
that had the Americans succeeded in cutting the cables, they would 
have done во to their own injury. An explanation of these pro 
fundities of strategic всіепсе is hardly required by the ordinary 
public, but as strategy should be an exact science, a plain 
statement is necessary when dealing with a strategist. Às5 
matter of fact, the messages ordering Admiral Cervera to pro 
ceed to sea did, we believe, pass over the line which it would have 
been clearly extremely foolish for tbe American authorities to cut 


at sea, when the same result could be easily achieved by locking an 
office door. 


! 909 


Vol 51. No. 1,305, ЕИ 28, 1902.] THE ELECTRICAL REVIEW. 


— d d. — 
and the effect of syntony 


On anotber page of the same paper, we see it implied t 
Pacific is to be the next great field of conflict, and it is s = 
hinted that the conflict will be with the United States. Need we 
say that we do not agree with this opinion, but, should it be correct 
this is surely rather an argument against landing a cable at 
Honolulu, American territory, as Lieutenant Bellairs so strongly 
recommends ; and again, on this point, as we are informed by Sir 
ШИ, Мы d rs a FS тее р Honolulu and Fanning Island 
is decided upon, it is difficult to see the point of th i 
“АП Red Cables.” P the article against 
In speaking of the American cables about to be laid across the 
Pacific, Commercial Intelligence in its article, headed “The 
Nerves of the World,” informs ita readers that, although the cable 
itself had to be purchased in England, the "insulating cover of 
india-rubber was made in the States. This is, of course, incorrect 
in two respects. First of all the “insulating cover" is not of 
india-rubber ; secondly, the core for this cable has not been made in 
the States, but in England. There is a map showing the “ Cable 
Nerves of the World” attached to this article, but it is wrong in 
some important respects—the rate per word from London to Indis 
is given as 4s., whereas it has been, for some time, 28. 6d. The rate 
from London to New Zealand is given as 5s. 2d. per word, instead 


of the actual rate of 3s. 4d. 


The Pacific Cable.—It is announced that the Pacific 
Cable will be opened for public traffic on Monday, the 8th prox. 
Messages from any part of the United Kingdom to Australia, New 
Zealand, Norfolk Island, or Fiji, will be charged at the rate of 3s. 
per word. Messages may be handed in for transmission by 
this route at the oftice of any of the Atlantic Cable Companies, or 


at any post office in the United Kingdom. 


Railways and Telephones.—A financial daily says that 
Scotch railway companies are now superseding telegraphic by 
telephonic communication between their signal boxes, and the 
Caledonian is putting in the telephone on the main line to Gourock 
aod on the important circuit between Beattock and Carstairs. 


Telegrams to the East.—The directors of the Asso- 
ciated Eastern companies announce that they are now able to place 
the “occasional sender of social or domestic telegrams, to a great 
extent, on an equality with regular senders, who, by means of 
special codes, can and do transmit their telégrams at an actual cost 
of about a twentieth of what would be the charge for the number 
of plain words eent if uncoded.” Sir J. Wolfe Barry mentioned 
the matter in a speech made to the shareholders of the Eastern 
Telegraph Co. in July, 1901. The arrangements have necessarily 
occupied some considerable time; but the companies have now 

of Salisbury House, London Wall, 


arranged, throug) Mr. Atkinson, 
h will be placed in 


E.C., to bring out a social code, a copy of whic 
companies, in towns at home 


each of the offices of the associated 
tted to deal directly with the 


and abroad in which they are permi 
anies have been instructed to 


public, and the officers of the comp 


afford the senders and receivers assis 
their telegrams. At all stations where 
come into direct contact with the public, receivers of telegrams are 


able to register their names and addresses free of charge, and to 
take full advantage of the new code this should be done. 


Telegraphic Interruptions and Repairs :— 
INTERRUPTED. REPAIRED, 


Latakia-Cyprus ee ae oe ee ee ae June 20, 1599 ee oe 

Communication with Carthagena and Barrap- 
quilla (Columbia "i E .. Dec. 8, 1900 .. qa 
Trinidad- Demerara No. 1 ов ee @e Aug. т, 1901 0 0 ec 
Trinidad-Demerara No. 2 ae .. Nov. 1,1904 |. wa 
Dominica- Martinique .. May b, 102 oe 
Dominica-Guadeloupe.. .. Nov. 4, 1902 .. - 
Bt. Lucia-Martinique .. ; es .. May 8, 102 ee 
Guadeloupe- Martinique ее eo: eo ee May 9, 1909 ee ee 
to Tejita de Teneriffe July 4, 1902  .. oe 


tance in coding and decoding 
the associated companies 


CABLES. 


Santa Cruz de Teneriffe 
Puerto Plata- Martinique July 10, 1902 
Guantanamo. Mole St. Nicholas. Aug. 4, 192 zm 
Cayenne-Pinheiro 200... os Aug. 18, 102 
St. Lucia-8t. Vincent .. oe oe d .. Sept. 19, 1902 T 
s . Oct. 22, 1902 .. T 


Reissi-Issa eo ee oe ee е 
Reissi-Yemani e бг Е" .. Uct. 22, 1902 ats 
Marseilles-Barcelona . „ Nov. 8, 19092. . November 23 
Cadiz-Teneriffe .. .. Nov. 8, 1902 .. ss 
Zanzibar-Mombassa .. Nov. 95, 1902 

. Nov. 25, 1903 


S.tvebondo-Bandjermasin 


LANDLINES :— 
Route vía Hanekin on Persian terri T 
Communication with Tientsin and Tako 


. Feb.24,1900 .. > 


via 
.. July 18, 1900 .. oe 
ee Sept. 19, 1902 oe oe 


Wireless Telegraphy.—lIt is announced that a wireless 
telegraphy station on the Slaby system has been erected near Berlin, 
which will carry on experiments with stations to be installed at 
Calais, Stockholm, Lemberg and Venice. The cost of the proposed 
experiments will reach 200,000 marks. 

A Reuter dispatch from Kingston (Jamaica) says that the Local 
Government there is to introduce a Bill during tbe next session of 
the Legislative Council to grant facilities for the establishment of 
wireless telegraphy in the Colony. | 

On Tuesday, the 18th inst., at a meeting of the King’s College 
Engineering Society an interesting paper was read by Prof. Ernest 
Wilson on the subject of Wireless Telegrapby." Beginning with 
a simple oscillatory circuit, Prof. Wilson sbowed that the use of 


electto-magnetic induction is only practicable over short distances, 
he employed. Such 


beyond which electrostatic trapsmiseion must 
Howth, near Dublin, 


a system has been іп actual operation between 
successful experiments were 


and Holyhead. Some interesting and 
performed to show these oscillatory effects, between parallel cir- 


Helampo eo oe ee ee 
Communication with Maranham .. 


circuit. Coherers and magnetic detectors were nex 


. cables for the Corporation. 


cuits, by spark gaps and vacuum tubes, 


was also produced by adjusting the capacity of the secondaty 


t described, and 


a very delicate form of the latter was shown in actual work. This 
consists of a core of fine iron wires, embraced by a magnetising 
coil, supplied with a local reversible current, and by two other 
coils, one of which is connected to a telephone, the other receiving 
the ertzian waves. The effect of these latter is to slightly change 
the magnetism of the core, producing thereby an audible sound in 
the telephone, which is especially distinct on the unstable portion 
of the magnetic curve. The various attempts to produce tuning 
and secrecy were then touched upon, and it was shown that owing 
to the large amount of energy required for very long-distance 
working, it is at present impossible to prevent the waves from 
affecting stations in the vicinity, and the attempt to mask the 

less energy could be easily 


powerful radiations by others of 
detected by suitably arranging the receiver. Prof. Wilson then 
to which wireless telegraphy can be 


dealt with the various uses 
applied, and its great value to navigation in signalling to ships 
from shore. Other possible fields were mentioned in which this 
system would b» invaluable, such as the control of apparatus at в 


distance (dirigible torpedoes, &c.). 


qe 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Barking Town.— December 1st. Steel and iron car shed. 
See Official Notices November 14th. 

Bethnal Green.—December 4th. Wiring of Guardians’ 
Offices. See “Official Notices” to-day. 

Brighton.—December 23rd. Tramway tracks, bonding, 
and wood paving. See “Official Notices to-day. 

Bristol.—December 8th. 380 5-amp. d.c. open type arc 
lamps. See “Official Notices " to-day. 
Bristol.—December 11th. Water-tube boilers and 


accessories. See “Official Notices” November 21st. 
Bulawayo.—February 26tb. 1903. Establishment and 
working of an electric tramway. See “Official Notices " Nov. 21sf. 


Clacton.—December 22nd. 
piping; two 100-Kw. steam dynamos, 
awitchboard; cables, &c.; accumulators; crane. 


Notices November 14th. 
Dewsbury. — December 11th. Two steam dynamos 


(200 and 300 Kw.) Bee" Official Notices to-day. 
Dablin.—December 8th. The D. U. T. Co. wants tenders 
for general stores, including electrical supplies, for a year. See 


« Official Notices " November 21st. 


Durban.—December 5th. (1) Complete telephone ex- 
change equipment, 7,200 lines; (2) Underground dry-core air-space 
See “ Official Notices" November 7th. 


Durham.—December 8th. Trimdon Grange Colliery 
Co. invites tenders for 12 months' supply of various stores including 
electric light fittings. Forms of tender from the Storekeeper. 

See 


Edmonton.—Tubing for electric light wiring. 
“ Official Notices to-day. 


France.—January let. The Prefectural authorities of 


the department of Calvados are inviting projects until January 1st, 
1903, for the construction and working of an electric tramway, 
for the transport of passengers and goods between Trouville and 
Honfleur, a aistance of about 10 miles. Particulars may be 
obtained from, and proporals are to be sent to, La Prefecture de 


Calvados, Caen. 
Harrogate.—December 6th. — 4-Kw. d.c. dynamo com- 
plete and switchboard. See “ Official Notices " November 21st. 
L.C.C.—December 11th. Wiring and fittings for electric 
light and bell installations. See Official Notices ” to-day. 
Manchester.—December 3rd. 600 electricity meters. 
See Otficial Notices November 21st. 
Mullingar.—December 9th. Repair and renewal of 
battery. See Offizial Notices to-day. 
N.-E, Ry.—December 8th. Telegraph apparatus and 


stores (six months“ supply) Mr. С. Н. Ellison, Telegraph Depart- 
ment, York. Also stores includiag carbons, wires and cables &c. 


E. H. Clark, Stores, Gatesbead. 
St. Paneras.— December 9th. 
See ‘Official Notices to-day. 
Salford, —December 6th. Single pilot wire, See“ Offici я 
Notices to- da v 


Two economic boilers, 


balancer and boosters ; 
See Official 


Covered testing truck. 


ев со em | 


910 THE ELECTRICAL REVIEW. (Vol. 51. No. 1,305, NOVEMBER 28, 1902. 


C  —— ̃ Ü.. —Ü——————— .. NR CN C C LM C C АКА cd 


Sunderland.—November 28th. Steam dynamo, three- 
phase motor-generators and transformers, and switchboards. See 
" Official Notices " October 17th. 


Swansea.— December 1st. Electric motors and starting 
switches (12 months’ supply) for the Corporation. Вее Official 
Notices " November 14th. 


Sydney, N.S.W.—December 17th. Cables, joint boxes, 
&c. See “ Official Notices " to-day. 


CLOSED. 


Adelaide,—The Electric Lighting and Traction (o., of 
Australia, has accepted the tender of Mesars. D. Bruce Peebles and 
Co., for duplicate 350-H.P. generators, with Willans engines. 


Batley.—The T.C. has awarded to Messrs. Baker, Bauer 


and Co. a contract for 240 storage cells in glass boxes, having a 
capacity of 180 amperes for one hour, or 400 for 10 hours. 


Bridgend,—The U.D.C. has accepted a tender of Messrs. 
Callender & Co., at £4,031. 


Durban.—Teuders for electrical machinery recently came 
before the Council as follows :— 


Dick, Kerr & Co. We. ee X. э» a OT 
Davis & Spain (alt.) 96 ia E .. 8014 

ih) 59 ° о oe ea ee ee 9,166 
S.A. General Electric Co.  .. s T .. 9.727 
Electric Construction Co. ee ee e oe 9,758 


Siemens (C. W. Sully) se ^ «s ee 10.316 
It was resolved to accept the lowest tender. 


Gloucester.—The electric lighting of the Provision 
Market with arc and incandescent lamps has been secured by 
Mesars. Parsons Bros., of that city. | 


London.— The following tenders have been received by 
the London County Council for the supply of low-tension switch- 
boards for use at the tramway sub-stations at Brixton, Clapham, and 
the Elephant and Castle :— 


J. G. Statter & Co. zi es " " .. £1,604 9 
Electric and Ordnance Accessories Co. (Vickers, 

Sons & Maxim), Birmingham  .. on . 2,248 0 
Allgemeine Elcktricitüts-gesellsehaft ae .. 2,260 0 
Cowans, Ltd., Manchester (accepted) a ee 2,310 


Arnold Kramer, London.. 5% РТ . 2 48 
Cox-Walkers, Ltd... 


Consolidated Telephone Construction Co. .. .. 2,500 


X 

[d 

an 

cS 
K 


Kelvin & James White, Lid. 5 2,552 1 
British Westinghouse Co. T T ee .. 2,99 9 
Electric Construction Co. x ae T . 2.754 0 
Bertram Thomas vs T bs ce . . 2,772 0 
Siemens Bros. & Co. ^ 4* si » .. 80071 0 
Johnson & Phillips Я КЕ yi A .. 8,087 17 
Electrical Transinission Co. EN ET .. 3,216 4 
Mather & Platt є" ө 825 "T - 3.245 B 
W. J. Fryer & Co. ee oe "E" oe es 3,291 h 
Edison & Swan Co (2,710 6 
О oe oe oe ee 1 3,340 | 

; 4,108 1 
Ferranti, Ltd. ee oe oe ee oe ae 1255 8 


eccoeaaocecoooocoecoceooo e 


British Thomson-Houston Co. .. .. — 
Holland House Electrical Manufacturing Co. 
Heaton & Smith, Ltd. es sg Şo . 6,044 В 0 
The successful company intends to sublet to Nalder Bros. and 
Thompson the manufacture of the instruments, to E. Matthews aud. 
Co. the preparation and enamelling of the slate panels, and to the 
British Thomson-Houston Co. the construction of the lightning 
arrestere. 
The County Council has accepted the tender of the Tangye Tool 
and Electric Co., amounting to £227 10s., for the supply of two 


sliding and screw-cutting lathes for the Abbey Wood drairage ` 


station. 


FORTHCOMING EVENTS. 


Monday, December 1st.—At 5 p.m. Royal Institution cf Great 
Britain. General monthly meeting. 


At 8 p.m. Society cf Arte. Lecture II. on “Tne Future 
of Coal-Gas and Allied Illuminants,“ by Prof. V. B. 
Lewes. : | 


At 7.30 p.m. Society of Engineers Royal United 
Service Institution. Paper on Depreciation of Plant 
and Works under Municipal and Company Manage- 
ment," by Mr, C. H. W. Biggs. 
Tuesday, December 2nd.—At 8 p.m. London Electrical Contrac- 
tors’ Association. Restaurant Frascati. Paper ou 
“ Electricity as a Competitor of Gas," by Mr. W. R. 
Rawlings. 
At 8 p.m. Iustitution of Civil Engineers. Paper to be 
submitted for discussion: “High Speed Electrical 
Geaeratiug Plant," by T. H. Minshall. 
Wednesd y, December 3:d.—At7.30 p.m. Institution of Electrical 
Eugineers (Students' Section). Paper to be reag, 
“Notes оц the Construction of Dynamo-Electrie 
Machinery, by Mr. J. R. Hewett. 
At 8.30 p.m. F.raday Club. Lecture at St. Ermin's 
Hotel, on Photography in Natural Coloure,“ by Mr. 
5. Shepherd. 


Thursday, December 4th. — At 8.30 p.m. Röntgen Society. Ordinary 
general meeting. Dr. D. Walsh will communicate 
“Ап Observation bearing upon the Therapeutic 
Action of the Focus Tube.“ Mr. Steven Mayou, 
F. R. C. S., will read a paper on X Rays in Ophthalmic 
Work," with lantern slides. Mr. Isenthal will show 
the Nodon electric valve for converting alternating 
into continuous current. 

At 8 p.m. Chemical Society meeting. 

. At 8 p.m. Civil and Mechanical Engineers’ Society. 

Meeting at Caxton Hall, Westminster. Paper by 
A. E. Rogers, on “Some Notes on Tunnelling,” 

At 8 p.m. Institution of Electrical Engineerr. Extra 
meeting at the Institution of Civil Engineers' rooms. 
Mr. James Swinburne will deliver his presidential 
address. 

Friday, December öth.— Northampton Institute. Prize distribu- 
tion by Lord Chancellor and annual conversazione. 

At 8 p.m. Institution of Junior Engineers, Westminster 
Palace Hotel. Paper by W. J. Tennant, on “The 
Planimeter, explained simply, without Mathematica.” 

Saturday, December 6th.—At 2 p.m. Institution of Electrical 
Engineers (Students’ Section). Visit to the generating 
station of the Central London Railway. 

Monday, December 8th.—At 8 p.m. Society of Arts. Cantor 
Lecture I., by Prof. Vivian B. Lewes, on “The Future 
of Coal-Gas and Allied Illuminants.“ 

Tuesday, December Yth.— At 8 p.m. Institution of Electrical 
Engineers (Glasgow Section). 

Wednesday, December 10th.—At 7.30 p.m. Institution of Elec- 
trical Engineers (Birmingham Section). The Uni- 
versity. 

Cold Storage and Ice Association (at the Institution of 
Mechanical Engineers, Storey’s Gate). Discussion on 
„Municipal Trading.” 

Wednesday, December 17th.—Institution of Electrical Engineers, 

Annual dinner in the Grand Hall of the Hotel Cecil. 


NOTES. 


Test Bars for Cast-Iron.— A pamphlet by Robert 
Buchanan on “The False Witness of the Test Bar," deals with the 
method of casting test bars upon castings so as to obtain fair results, 
The upshot of his argument is that a test bar cast separate from the 
main casting will be stronger than one cast attached, and it is 
argued that founders have arrived lees at accuracy than at good bars. 
The real way to test cast-iron is, in the writer's opinion, to cast 
standard bars and to use these as comparisons whereby to judge 
sample bars cust with the day's cast. In this way comparisons are 
secured, and there is no question in regard to the position of one 
test bar. T'wo bars cast near to and far from an attached casting, 
showed 5 and 14 tons respectively breaking stress, and generally the 
more slowly a bar is cooled, the weaker it will be. The rate of 
cooling affecta the amount of combined carbon so greatly that the 
whole subject is fraught with difficulty. Thus if a large casting 
cools slowly, its combined carbon way separate out 80 completely 
as to leave very little in combination. The enormous amount of 
graphitic carbon then in the casting keeps separated the molecules 
of the iron, and the result is serious weakness. Owing to the un- 
reliable nature of test bars, and the false results they must so 
frequently give, Mr. Buchanan appears to favour the testing of some 
castings to destruction in order to indicate the soundness and 
strength of the r-maiuder. Otherwise he would cast test bars on 
the piece itself, and not from it: that is to вау, he would make the 
test bar actually a part of the casting, Зо that it would need to be 
cut off. He would attach it by its sides, not by its end, and would 
thus hope to secure a fair bar. 


Energy Consumption of Electrice Cars on Inter. 
urban Service.—Tne Street Railway Journal publishes tests of 
energy cousumption on the Detroit Interurban Railway which are 
interesting, as showing the enormous advantage of a clean rail. 
Such, at least, is what the energy consumption appears to teach. 
Piae on February 25th and July 24th of similar cara show as 
ОПОЗУВ:-— 


Car 10. Car 12. 
Weight of car ies . . 33 tens. 33 tons 
Length overall s . Ol ft. 51 ft. 
Mileage of trip m .. 678 678 
Number of stops bis - 43 41 
Stops per mile ... PES .. 065 0 60 
Time of trip 985 ж». 357 325 
Average speed—miles per hour 190 20'8 
Total x w.-hours - к 111 113 
KW.-hours per car-mil.... m 164. 1:08 
Walt-nours per ton-mile e. 496 50 9 


The point to which we w«u:d d.aw attention is the energy con- 
bumption of about half a unit per 10 tons. Ordinary English prac 
lice with cars of 7 tens вз уз 4 u.at per car-mile, or nearly three- 
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fold the energy consumption of this interurban line. With all due 


allowance for the average run between stops of more thau 14 miles, 
the consumption of energy seems small on the interurban line, and 
must, we think, be attributed to the clean rail surface. The mere 
fact of a rail being grooved or plain would not, of itself, account 
for so much difference. A clean grooved rail will show little or no 
difference from an ordinary plain rail. It is the dirt which collects 
in the groove and on the table that causes so much obstruction to 
the wheels, and the inference is that, where it can be arranged, a 
tramway or light railway should run on its own right of way, or, at 
least, off the public highway, so obviating the necessity of the 
grooved and level rail—level, that is to say, with the road surface. 
No raised rail can long remain dirty. Either it will be washed by 
the rain, or blown clear of dust by the wind, neither of which 
virtues can be, as a rule, found in the grooved rail of the public 


highway. 


University College, London. —We have received the 
following circular letter from the authorities of this college — 

"The policy of the Incorporation of University College in the 
University of London has met with general approval, as an im- 
portant step in the direction of establishing in London a real 
Teaching University, which shall have its own professors, labora- 
tories, buildings and equipment. 

“ For the purposes of Incorporation a sum of £92,000 has already 
been subscribed. А further sum of £108,000 still remains to be 
raised in order to place the Medical School of University College on 
a proper footing, and to trausfer University College School toa more 
suitable quarter of London, and thus to ratisfy the demand that 
exists in the suburbs of London for secondary education of the first 

ade. This sum of £108,000 inclndes the estimated cost of a new 
gite for the School of Advanced Medical Studies, which it is found 
desirable to provide in order to avoid encroaching on the ground it 
is proposed to place at the disposal of the University for the further 
extension of University buildings 

“The University aud the College are both equally interested in 
speedily obtaining the money that is still required, and, in view of 
the importaut issues involved, it cannot be considered that the 
total sum asked for is a large oné. 


“ We appeal with confidence to those who are aware of the needs 


of London in respect of University education, to atsist in carrying 


ont the proposed incorporation. 

“ Subscriptions should be sent a 
(University College, London, Gower Street, W.C.), 
to supply any information required.” 


ddressed to Sir Richard Farrant 
who will be glad 


Convention of the B.E.T. Associated Companies,— 
In our last issue, under the heading Mr. Garcke and his 
Octopus,” we made a brief reference to the first annual convention 
of the 50 companies associated with the British Electric Traction 
Co., which was beld at Loughborough on 18th inst. We sre now 
able to give fuller particulars of the proceedings) The morning was 
devoted to the discussion of the numerous questions connected with 
the organisation of traftic in such a manner as to give the maximum 
satisfaction to the public whilst securing & fair return upon capital 
outlay. The meeting, which was presided over by Mr. Garcke, 


managing director of the B.E.T., was held in the Loughborough 
house engineers, 


Town Hall. Nearly 100 traffic managers, power- 
secretaries, and other leading officials were present as representa- 
has close on 350 route-miles in 


tives of an organisation which 
d over 110,000,000 passengers this 


operation, and has already carrie 
year. It includes, in addition to au electrical manufacturing com- 


pany, several electric light and power supply concerns. There was 


a consensus of opinion among the manag 
n American towns, was not gene- 


system, which is so very general i 

rally applicable here. Season ticketa likewise were not favoured. 

Atter the morning meeting the Brush Co. gave a luncheon to 

the delegates in the Victoria Room, Lord Vaux or Harrowden, 

chairman of the company, presiding, the Mayor of Loughborough, 
and otber municipal officers 


Alderman Bumpus, the town clerk 
being present. Tne toast of Tae B.E.T. Associated Companies,” 


proposed by Lord Vaux of Harrowden, was replied to by Mr. 
Garcke, whose speech we gave in abstract last week. 
The afternoon was usefully occupied in inspecting the Falcon 
Works, where the B.E.T. tramway officials found much to interest 


them, the Brush Co. baving in hand no Је-ѕз than 323 electric 
lete trains for the Great 


cars or coaches, including five comp 

Northern and City and two trains for the Metropolitan District. 
The visitors took rides in a car intended for use in Peterborough 
over the trial-trip line belonging to the company, and there was a 
fine display of the motors, controllera, lifeguards, and other electric 
tramway accessories. Afterwards the delegates dispersed to their 
respective scenes of activity in the United Kingdom, having had 


а very pleasant and profitable outing. 


Council.—At a meeting of the 


London County 
Committee reminded the 


Council on Tuesday the Highways 
members of the fact that in the report brought forward in October 


of last year, attention was drawn to the practice adopted by certain 
companies of charging to capital account expenditure for directora’ 
and auditors’ fees, salaries and expenses of management, promotion 
money and interest on loans and advances, In his certificate ia 
regard to the accounts, the Board of Trade auditor had reported 
that this expenditure should be transferred to revenue account, or 
to preliminary expenses account. The Board had no power of 
enforcing the requirements of its auditor, and although the Com- 
mittee had suggested to the Board that it was desirable in the 
interest of local authorities aud consumers of electricity that the 


ers that the universal fare 


visiting 


law should be amended so as to give this power, the department had 
not seen its way to adopt the suggestion. The Committee stated 
that its attention had been called to another case in wbich the 
undertakers had adopted a similar course as regards their capital 
account, and it had, therefore, again brought the matter before 


the Board of Trade. 


Mr. Swinburnes Presidential Address. — It is 
announced that the presidential address to the Institution of Elec- 
trical Engineers, the delivery of which had to be postponed from 
November 13th on account of Mr. Swinburne's illness, will be 
delivered at an extra meeting to be held in the rooms of the Insti- 
tution of Civil Engineers on Thursday, December 4th. 


British Electrical Friendly Society,—The report of 
the Central Committee of this Society to September 30tb, shows 
that 28 of the associated companies have signed the Trust Deed, 
and 23 branches, with a net membership of 1,353, are now at work. 


—Sir W. C. Roberts-Austen, the eminent 
chemist and assayer to the Royal Mint, passed away on Saturday 
last, November 22ad, at: the age of 59-60 years. He had been 
assayer at the Mint since 1869, aud in 1830 he was appointed to the 

hool of Mines, and beld that 


Chair of Metallurgy at the Royal бс 
ad a prominent connection with a large 


position to the last. Heh 
number of scientific societies. He was one of the founders of the 
Physical Society, of which he was also a vice-president, he had 
been a F.R.S. since 1875, was a president of the Iron and Steel 
Institute, hon. general secretary of the B.A., vice-president of the 
Chemical Society and the Society of Arts. He was made a C.B. in 
1888, and was created K.C.B three years ago. 

The death is announced of Mr. Reginald Barker, 
of Messrs. Stevens & Barker, electrical engineers, 
the electric lighting installation at Maidstone. 


Obituary. 


late of the firm 
who carried out 


Fatal Accident.—The Leeds City Coroner held an 
inquest last week touching the death of Charles Ramsay (21) who 


was killed at the Corporation electric power station through falling 
a distance of 41 ft. while in the act of oiling a motor. Mr. John 
Burbridge, electrical engineer to the Leeds tramways, stated that 
fter the motors in the matter of oil- 


Ramsay's duties were to look a 
ing, &c., and to trim the arc lamps at the station. On the occasion 
he bearings of a motor and 


in question Ramsay had gone to oil t 

used the crane, which traversed the entire length of the building, 
asa platform. The crane had been taken too near the motor, and 
Hamsay was presumably reaching over to the bearing to lift the 
cap, when be overbalanced himself, and fell into the fau, which at 
the time was in motion. A verdict of “ Accidental Death " was 
returned. The jury suggested that precautions should be taken to 
prevent any one who overbalanced himself from falling as Ramsay 
had done. It was pointed out that it was already an instruction 
that the fan should be stopped during these oiling operations. 


Pit Boys and Ponies.—Two pit boys in à Chester-le- 
Street colliery have been fined 20s. each for administering electric 
shocks to two ponies. It was said that the horses got into a nervous 
condition as & result of the treatment. 


Electromobiles in France.—A long-distance run was 
accomplished last week by one of the electrical motor-cars of La 
Société Electromotion. The vehicle was equipped with a battery of 
96 Phonix-type cells, and covered a distance of 150 kilometres 
(94 miles) on the road between Paris and Vernon and back, on one 
charge of the battery, at an average speed of 12 miles per hour. _ 


Appointments Vacant.—Leyton U.D.C. wants a shift 
engineer at £100; station superintendent wanted by Reading Elec- 
at £150 ; shift engineer at Worksop at 258. ; a chief 


tric Supply Co. 
ed for Fulham at £400; Aberdeen Corporation has 


engineer is requir 
a vacancy for a test-room assistant at 30s. See Official Notices " 


to-day. 


Personal.—We regret to learn that Mr. Ernest 
Thompson, one of the directors of N alder Bros. & Thompson, Ltd., has 
heen ordered to take a voyage on account of his health. He left on 
Friday last for New Zealand, aud proposes to complete his trip by 
Australia, Japan, Canada and the United States. 

Mr. J. A. Bonathan, manager of the Oldbam District of the 
National Telephone Co., has been presented by the staff with a 
marble clock on his departure for Luton. 

Mr. J. Cunningham, of the Ediswan Co., has been appointed as 
representative of Messrs. Mather & Platt in Glasgow. 

Mr. E. E. Benham bas resigned his position as district manager 
for Messrs. Macartney, McElroy & Co., Ltd., ia Maochester, and 
joined the staff of Messrs. Chas, H. Merz, of Newcastle-on-Tyne and 
Westminster. 

Mr. A. E. Blower, late partner in the firm of Roberts & Blower, 
has dissolved partnership with Mr. Roberts, and has joined 
A. Emanuel & Sons, Ltd., of George Street, Manchester Square, W., 
and Birmingbam, as one of their representatives. 

Mr. Ed. C. de Segundo has been appointed engineer and manager 


to the New Gutta-Percha Co, Ltd, 
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THE CENTRAL STATION ENGINEER. 


Mr. Gro. H. Harr, of Messrs. W. H. Allen, Son & Co.. Ltd., 
Bedford, has been appointed sub-station assistant at Walsall Elec- 
tricity Works. ' 

Hastings T.C. on Friday appointed Mr. RussELL F. FERGUSON, 
borough electrical engineer at Fulham, as resident borough elec- 
trical engineer, at a salary of £300 per annum, rising by £25 a year 
£500. He is to be allowed to have two articled pupils at one 
ime. 

The Tramways Committee of Preston T.C. has appointed Mr. 
WALTER Н. Тіттемвон, of Dundee, as resident electrical engineer 
in connection with the construction of the tramways for a term of 
three years at a salary of £600 per year. 


NEW COMPANIES REGISTERED. 


Bridgwater and District Electric Supply and Traction 
Co., Ltd. (75,429).—This company was registered on November J5th, with a 
capital of £15,000 in £1 shares, to carry on in Bridgwater and district the 
business of an electric light and power, tramway and traction company, and of 
electrical engineers, electricians, Kc. The first subscribers (each with one 
share) are:—A. Peace, J.P., Penlea, near Bridgwater, merchant; J. Н. Waddon, 
J.P., Northfleld House, Bridgwater, mercbant; H. J. Van Trump, East Street, 
Taunton, manufacturer; W. Potter, J.P., 12, The Crescent, Taunton, hosier; 
W. S. Pressland, Broad Sanctuary Chambers, Westminster, electrical engineer; 
E. E. Smith, 6--7, St. Stephen's Street, Bristol, secretary; and A. J. Fippard, 
Broad Sanctuary Chambers, Westminster, electrical engineer. No initial public 
ssue: the subscribers are to appoint the first directors; qualification, £100; 
remuneration as fixed by the company. 


Midgley’s Electro-Therapeutical Co., Ltd. (75 433).—This 
company was registered on November 15th. with a capital of 1.000 in £1 shares, 
to acquire the benefit of an agreement between W. 8. Thomson (lessor) and F. 
Murgatroyd (lessee), for a lease of an installation of the lessor's electrical ozone 
and light treatment, to provide and conduct rooms and facilities for the thera- 
peutic use of electricity, light and heat, or other remedies for diseases, to deal 

n electrical, chemical, surgical, scientific, photographic and other apparatus 
and materials, to equip hospitals and institutions, &c. The first subscribers 
each with one share) are:- J. E. G. Groves, Dean's Green, Lymm, Ches., 
brewer; F. Akinger, Sparrows Nest, The Grove, Didsbury, chemist; E. A. 
Boyer, 16, John Dalton Street, Manchester, chartered accountant; F. W. 
Gratrix, 104, Upper Moss Lane, Hulme, Manchester, clerk; F. Murgatroyd, 
Duchy Chambers, Clarence Street, Manchester, chartered accountant; C, F. 
Whitfield, 65, Princess Street, Manchester, solicitor; and E. Prestage, 66, 
Princess Street, Manchester, solicitor, No initial public issue. Registered 
without articles of association. 


Websters, Limited. — This company was registered on 
November l4th, with a capital of £2,000 in £1 shares, to take over the business 
of electrical and general engineers, platers, dynamo and motor makers, Хс., 
carried on by W. M. Storr at John’s Lane, Dudley Port, Statis ,as Webster, 
Michelson & Co. The subseribers (each with one share) are :—H. W. М, 
Btorr, Park Lane East, Tipton, electrical engineer; J. Godfrey, Dudley Port, 
Tipton, manager ; Mrs. M. G. Storr, ?9, Grange Road, Dudley ; Mrs. L. M. M. J. 
Storr, Park Lane, Tipton: J. A. Scedhouse, Princes End, Tipton, brewer: A. J. 
Walker. 8. Laburnum Street. Wolverhampton, master joiner; and W. Т. 
Clewes, 24, Lea Koad, Wolverhampton. No initial public issue. Registered 
Without articles of association. 


Llangollen and District Electric Lizht and Power Co., Ltd. 
75,384).—'T his company was registered on November llth, with a capital of 
46.000 in £1 shares, to contract with the Urban District Council of Llangollen 
or the execution and maintenance of any works for the purpose of supplying 
electricity under the electric. light provisional erder obtained by the said 
Council, to exercise all the powers conferred by such order, and tocarry on the 
general bnsinees of an electric е and power company. ‘The first subscribers 
each with one share) are :— Е. B. Smith, Bryn Estyns, Oswestry, civil engineer; 
A. Bremner, 10, Warwick Court, W.C., electrical engineer; G. Williams, 
Glandwr, Liangollen, bank manager; Е. Foulkes Jones, Arosfa, Llangollen, 
solicttor; J. M. Shaw, Royal Hotel, Llangollen, hotel proprietor; E. M. Parry, 
Penymaes, Llangollen, drarer; and R. E. Roberts, Meirion House, Llangollen, 
bootmaker. Minimum cash subscription, £500. The first directors are E. B. 
Smith, A. Bremner, E. M. Parry, and E. F. Jones; «qualification, £50. 
Registered oftice, Bridge Street, Llangollen. 


Whitchurch and Pangbourne Electric Supply Co., Ltd. 
75.4100).— This company was registered on November 12th, with a capital of 
£10,000 in £5 shares, to acquire from F. J. Ferguson and other necessary parties 
(if any) a lease of Whitchurch Mill, with water-power and yard belonging 
thereto, and to carry on at Whitchurch, Oxon, and Pangbourne, Berks., the 
business of an electric supply company іг all its branches, The first subscri- 
bers are:—F. J. Ferguson, Hillside, Whitchurch, gentleman, with 25 shares; 
A. T. Cooper. Rivernook, Readine, engineer, with 25 shares; P. O. Payze, 
Whitchurch Mill, Oxon, miller, with 25 shares; A. G. West, Walton House, 
Caversham, Oxon, chartered accountant, with one share; G. W. S. Harvey, 64, 
Victoria Street, S. W., electrical engineer, with one share; F. H. Ferguson, 
Hillside, Whitchurch, Oxon, wine merchant, with one share; and C. T. Watson, 
Priest Hill, Caversham, auctioneer, with one share. No initial public issue. 
The number of directors is not to be less than three nor more than seven: the 
first are F. J. Fereuson, А. T. Cooper, and P. О. Payze; qualification, £100; 
remuneration as fixed by the company. Registered office, Town Hall Chambers, 
18, Belgrave Street, Keading, Berks. 


Continuous Rail Joint Co., of Great Britain, Ltd. (75.467). 
This company was registered on November 19th, with a са ital of £10,000 in £1 
shares, to acquire any inventions and rights relating to rail joints or otherwise, 
to adopt an agreement with L. P. Winby and the Continuous Rail Joint Co., of 
America, and to carry on the businers of rolling mill proprietors, stecl rail makers, 
manufacturers of rolling stock, ironmasters, steel makers and converters, 
colliery proprietors, coke manufacturers, miners, smelters, mechanical engi- 
neers, ironfounders, tinplate manufacturers, electrical engineers, &c. The first 
subscribers (each with one share) are ;—I. 8. Winby, Stonehaven, Sutton, 
Surrey. civil engineer; L. P. Winby, 20, King William Street, E.C., civil engi- 
noer: T. L. Ingram, London Hospital, E., gentleman ; Miss V. Winby, Stone- 
haven, Sutton, Surrey: Miss K. A. Winby, Stonehaven, Sutton, Surrey; F. C. 
Winby, jun., Stonehaven, Sutton, Surrey, civil engineer ; snd A. K. Sterne, 22, St. 
John's Lane, E.C., clerk. No initial public issue; the subscribers are to vi M 
the first directors; qualification, £50. Registered office, 20, King William 


Street, E.C. 


Brazilian Mica Syndicate, Ltd. (75.428).—This company was 
registered on November 15th, with a capital of £4,000 in £1 shares, to acquire a 
roperty about 400 acres in extent, near San Antonio de Jesus, State of Bahia, 
Brazil, believed to contain & deposit of mica of the description commercially 
known as “soft silver amber” (in demand for electrical purposes), to acquire 
other properties, to promote & company or companies tn develop and work the 
same, and to carry on the business of miners, metallurgists, &c. The first 
subscribers are :—W. E. Law, 5, St. Auguetine'a Road, Camden Square, N. W. 
secretary, 25 shares; W. G. Stacey, 9, Sandmere Koad, Clapham, engineer, 56 


shares; H. Crawford, 82, Great St. Helens, E.C., merchant, 50 shares; W. P. 
Lapage, 69. Gordon Road, Ealing, merchant, 50 shares; J. P. W. Rowe, Bahia, 
Brazil, merchant, 168 shares; A. Russan, 46, Leadenhall Street, E.C., merchant, 
50 shares; and E. Cattanach, 29, Great St. Heleus, E.C., merchant, 50 shares, 
Minimum cash subscription 2,600 shares. The first directors are E. Cattanach, 
A. Russan and W. P. Lapage. Registered office, 29, Great St. Helens, E.C. 


Birkenhead and Chester Tramways Co., Ltd. (75.453).— 
This company was registered on November lèth, with a capital of £5,000 in £1 
shares, to construct or acquire light raiiways a d tramways in Chester or else- 
where, to equip, maintain and work the same by borse, steam, electrical or 
other power, and to carry on the general business of railway and tramway 
proprietors, carriers, suppliers of electric light and power, &c. The first sub- 
scribers are:—Sir J. A. Willcox, 53, Victoria Street, Liverpool, newspaper 
proprietor, 600 shares; J. Holt, 81, Dale Street, Liverpool, merchant, 500 
shares; E. Adam, 21, Castle Street, Edinburgh, advocate, {00 shares; C. E, 
Maples, 14, Cook Street, Liverpool, so'icitor, £00 shares; A Stanley, Knows ey, 
Prescot, M.P., 500 shares; M. F. Burrows, Newbrook. Athe ton, near Man. 
chester, colliery proprietor, 500 shares; and F. L. Lane, 5, Grosvenor Road, 
Leeds, engineer, 750 shares, No initial public issue. The number of directors 
is not to be more than seven: the first are Sie J. A. Willcox, J. Holt, E. 


Adam, and C. E. Maples; qualification, £256; remuneration as fixed by the 
company. 


SUPPLY STATION ACCOUNTS. 


TRR electricity department of the Corporation 

Nottingham of Nottingham has made still further progress 

Corporation and again improved upon the excellent 

Electricity ^ results previously recorded. Тһе increased 

Accounts. revenue and diminished costa per unit are 

partly due tothe addition of the traction load, 

but the management of the undertaking bas always been such that 
the results were of a model character. 

With an increase in capital expenditure of just over £100,000 
and an additional sale of a million and three-quarter units, the load 
has risen about 50 per cent., the revenue by over £12,000, the expendi- 
ture by & quarter of this, and the profits by half, as is shown 
below :— OE" 

GENERAL STATEMENT. 


1900. 1901. Inc. 
Total capital expenditure .. £216,126 £816,144* £100,018 
Number of unite sold . 2,312,557 4,094,897 1,782,340 
Maximum demand in kw. ss 2,369 3,608 1,234 
Number of lamps connected ne — — — 
Gross revenue з s .. £32,053 444,239 £12,186 
Gross expenditure 8 14,133 £17,399 £3,266 
Gross profit eros eee 0. £17,920 426,840 £8,920 


Average price per unit sold ..  $'22d. 9.5384. — 69d. 

* Lighting station, &c., £240,182; Traction plant, &c., £75,962. _ 

The receipts per unit from sale of energy have dropped by over 

2d., and consequently the low average has beeu reached of just over 

21d, this being one of the cheapest supplies in the country. The 
growth of the undertaking is worthy of record :— 


Vaan Units Maximum Private Public No. of public 
generated, load, kw. supply. lighting, lamps. 
1895 183,064 255 160,090 11,564 8 
1896 ... 316,633 400 285,022 11,563 8 
1897 . 211,935 737 468,728 11,653 9 
1898 ... 951,319 1,099 $75,743 18,931 15 
1899 ... 1,003,579 1,578 1,470,280 20,904 15 
1900 ... 2,481,168 2,969 2,280,015 32,549 68 


1901 ... 4,463,636 3,603 4,002,700 92197 104 


RRVENUR STATEMENT. 


1900. 1901, 
Gross. Per unit. Gross. Per unit. Ine. 


Sale of ener .. ..  .. £31,049 322d. £43,147 2534. — 69d. 


Meter rents x S 543 06d. 702 Od. — 02d. 

Bale of old material 70 ‘Old. 213 018. ‘00d. 

Connecting c uners and . А ` — 0. 
айелашк ж jaia pa | 391 „04d. 177 Old. — 03d. 


Gross revenue .. £32,053 3:33d. £44,289 2:594. — 744. 


Allthe items in the cost sheet have been reduced, coal repre- 
senting about half the total reduction per unit. The works costs 
have fallen by over zd. from about 114. to just over +d., and the 
total cost by nearly 4d. from almost 14d. to very nearly 1d. When 
a unit can be generated for 14. expended in engineering and 
managerial costs the era of cheap power is close at hand, aud this 


has been attained on the comparatively small output of only 


slightly over four million units sold. 
Cost оғ PRODUOTIOR. 


1900. 1901. 
Gross. Per unit. Gross. Per unis, Inc. 
Coal. .. .. .. 486.737 70а. £7,842 46d. — 24d. 
Oil, waste, water, and engine | 1,186 12d. 1,712 »10d. — 02d. 
room stores. 
Salaries and wages inourred 
in generation and distribu- : 2,159 22d. 2,856 „17d. — 05d. 
tion, and attending publie 
lamps. 
поела ding maintenance 
0 ui Я a z e 2 i 
Poles date: у 1,218 -13d. 1,631 ‘09d. — 044 
street lamps. 


—— 
— — асан. 


Works cost  ... £11,250 117d. £14,041 82d. -— 365d. 
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Rent, rates and taxes 372 ‘64d. «09d. — 02d. 
ES EUM iura алшы 
e secretary, olerks, ’ * , e А 
йогу and “printing, | 744 08d | 908  *05d ‘03d 
law charges and insurance 1 e — я 
Other expenses.. oe P — em a E 25 
Total costa . £14,133 1:47d.£17,899 1:09d. — 45d. 


The profits have increased by £8,920. Of this sum financial 
charges absorb the major portion, or £8,317, and the odd £603 have 
gone to bring the net profit up from £8,408 to £9,011. The rates 
which in 1900 received £6,000, from the department last year, had 
£500 more, while the reserve fund was credited with about tbe same 


amount as in the previous year. 
ProFit STATBMENT. 


1900. 1901. 
Interest on loans 46.337 £9,306 
Sinking fund for repayments 5 3,175 8,503 
Net profit carried to credit of general rate 6,000 6,500 
„ n „ reserve fund 2,408 2,511 
Gross profit T iss . £17,920 £26,840 
————— P ——— M! 


CITY NOTES. 


British Aluminium Co. 


Tus seventh ordinary general meeting of tbis company was held 
on Friday last at Winchester House, E. C., Mr. J. D. Bonner pre- 
siding. 

Mr CREWDSON having read the auditors’ report, 

The CHAIRMAN moved the adoption of the directors’ report for 
the year ended December, 1901. He said that he regretted that the 
accounts did not reflect a more satisfactory position of affairs. 
Neither he nor his colleagues, Mesers. Wolfenden and Robinow, 
who were only appointed at the beginning of this year, were in 
any way responsible for the position of the company. They found 
that they had to face difficulties, aud as a first step toward over- 
coming them they invited Mr. Bonner to report clearly upon the 
position. The result of this was shown in the accounts, which fairly 
reflected the position of the company. It would be obvious that 
the pruning knife bad not been applied too vigorously, inasmuch as 
the item of patents and goodwill still stood at £100,000, notwith- 
standing that a sum of £30,000 had been written off. Another 
material reduction had been made in the large accumulation of 
metal which they had in stock. The reduction in the selling price 
of aluminium in England rendered it impossible for them to take 
that metal into stock at the figure at which it stood in 
the books, and in spite of that there had been a further 
writing down of nearly £21,000. Those two items along 
with others aggregating just over £80,000, bad been carried to 
a suspense account. This was not an auspicious moment to suggest 
how that account should bo dealt with, but recommendations would 
be made later. Arrangements bad been effected with the debenture 
stockholders. The circumstances of the company having been 
ascertained, the board approached the trustees and revealed the 
position to them. With their approval the modifications of the 
trust-deed outlined in the report were submitted to the debenture 
holders on 13th inst., and were duly sanctioned by them. The 
directors were hopeful that the relief thereby afforded would enable 
the fortunes of the concern to be retrieved. The development of 
the industry in this country bad proceeded far more slowly than 
was anticipated when the company was established. He was not 
prepared to admit that if other methods had been employed, and a 
different policy pursued, that idevelopment might bave been 
materially hastened, but at all eventa since there had been certain 
changes effected in the control of the company as well as in its 
mansgementand policy, there had been a material increase in the 


sales of aluminium. This year they showed a large increase of 


nearly 40 per cent. over last year, which he thought was a very 
gratifying improvement to have effected in the course of less than 
12 months. They had every reason to hope that the improvement 
would be not only permanent but progressive, and they based that 
hope upon the knowledge that at the present time they had a larger 
amount of metal sold for forward delivery than at any previous 
period in the history of the concern, and also upon the fact that 
that improvement was not due to any great demand for metal for 
any special purposes, but was due toa growth in all the departments 
of the company’s business, with the exception, perhaps, of the 
sales to steel works. That there ahould have been no remarkable 
improvement in the demand from steel works was remarkable, in 
view of the indisputable advantages to be gained by them from the 
utilisation of aluminium, and of the large sales effected by the 
other producing companies to similar works on the Continent and 
in America. The relations of this company with the other pro- 
ducers had enabled them to ascertain how large those sales were in 
Comparison with their own for a similar purpose. Taking France 
48 ап example, the sales to steel works in that country reached the 
high figure of 400 tons per annum, and although the steel industry 
in this country was far more important, the output being several 


times greater, the sales of this company did not approximate to 
anything like that figure. Many English steel works were being 
remodelled upon American lines, and possibly at the same time a 
greater disposition would be shown to utilise the advantages and 


economies in manufacture which modern science had rendered pos 


sible. Their experience had been that, when once they did prevail 
upon a steel works to use aluminium, they almost invariably con- 
tinued to draw regular supplies from the company. Whilst the 
sales this year would be so much greater than last year, it was 
doubtful whether, under their arrangements with the other pro- 
ducers, they would be able to retain for themselves the full advan- 
tage thereof. At all events, they would be able to retain a very 
considerable proportion, and that was important, having regard 
to the very Jarge amount of metal which they bad in stock 
This year, for the first time in the history of the company, 
there bad been a reduction effected in the quantity of that 
stock, owing to the sales of metal having exceeded pro- 
duction and purchases. This process of reduction would be 
accelerated by their eecuring the fall proportion of the aluminium 
business which belonged to them throughout the world at the time 
when the agreement was arrived at with their fellow-producers. That 
agreement had not secured to them tbat proportion as was intended 
it should do, and directly that fact came to the knowledge of the 
board they took the necessary steps to effect a rectification of the 
anomaly. The company was so clearly entitled to that proportion 
that the directors hoped confidently that it would be afforded to 
fhem when the joint committee met next month at Neubausen. 
Powerful interests who had invested large sums of money in the 
company were closely watching the course of events, and they were 
not disposed to fold their hands and see this company the victim 
ofinjustice. They were precluded from manufacturing aluminium 
in the protected markets, but the other producers were not under 
any such restriction, and if they determined to follow such a course 
it might be that before long this company would benefit by increased 
outlay being afforded for bauxite. The carbide matter was so 
unsatisfactory tbat they would discontinue the manufacture of it 
when the current contract expired next spring, unless they could 
make arrangements in the meantime which would léad to it 
becoming more remunerative, without involving any consider- 
able outlay upon their part for new plant. In that event, 
unfortunately, much of the plant which they had specially provided 
for carbide manufacture would become useless for the purposes of 
the company. Negotiations were at present in progress, but 
it was too early as yet to say what the outcome 
would be. They were not in a position to carry on 
the business on philanthropic principles, and if they could not 
make money out of carbide, they should at all events bave this 
consolation, that they would be able to concentrate all their energy 
and resources upon the development of the aluminium industry. 
That was a task sufficiently great to occupy them for a considerable 
time, and after all, they must not overlook the fact that the industry 
was only in its infancy at present. There was every indication that 
the metal bad a great future before it, and if they devoted them- 
selves whole-heartedly to the aluminium business, there was every 
prospect that in the course of a few years—despite the restrictions 
under which they might have to carry on business for a time they 
would be able to achieve for the company some such success as had 
already been achieved by aluminium producers in Germany, America, 
and even in France. He moved the adoption of the report, 

Mr. WoLFENDEN seconded the motion. 

A number of questions were put by shareholders. One speaker 

asked why Mr. Ristori resigned, but the CHAIBMAN discreetly said 
“I cannot tell you what was in Mr. Ristori’s mind." The same 
shareholder thought that the company had been a one-man company, 
and that the brake bad not been put on him sufficiently ; if the 
men on the board had been business men, these things ought to 
have been found out sooner. He felt inclined to suggest that some 
sort of inquiry be made on the part of the sharebolders. 
. Replying to questions, the CHAIRMAN said that £29,000 was paid 
for the patents. The promoters of the company took £100,000 in 
ordinary shares for establishing the business, but there had been no 
dividend paid on those shares. He was sorry that the accounts 
were issued so late this year; it was due to the exhaustive examina- 
tion of the affairs by an independent accountant. The purchase of 
the French bauxite mines had been made and paid for. The bauxite 
in their Irish mines was inferior, owing to the quantity of silicium 
it contained, and thi« made-it more expensive to manufacture 
aluminium. That was why they had to obtain control of the French 
mines. The last issue of 6 per cent. preference shares was made to 
effect that purchase. 

The motion was adopted with one dissentient. 

The directors, as mentioned in our last issue, were re-elected, and 
the meeting closed with a cordial vote of thanks to the chairman, 
the proposer making appreciative remarks regarding the masterly 
way in which Mr. Bonner had grasped the company's affairs. 


City of Birmingham Tramways Co, 


THE holders of the 4 per cent. first mortgage debentures met on 24th 
inst. at Winchester House to consider a resolution sanctioning and 
approving the appointment, in the place of Mr. James Ross, of Sir 
Charles Rivers Wilson asa trustee. There was not a quorum present, 
во the meeting had to be adjourned for а week, but Sir C. Rivers 
Wilson availed himself of the opportunity to make & few remarks 
with reference to certain mis-statements which bad appeared recently 
in the Birmingham local newspapers. He wished to state most dis- 
tinctly that the initiatior of the agitation against the Birmingham 
Tramways Bill lay in no way with the British Electric Traction Co. 
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They bad nothing to do with the initiation or with the progress of 
the agitation. Another mis-etatement which had been persistently 
circulated in the local Press was to the effect that the B.E.T. Co. 
was under American control. He wished to state empbatically that 
there was absolutely no American element in the origin, backing, or 
direction of the company, and the American holding in the company 
was insignificant compared with the total capita]. 


The Amazon Telegraph Co. 


THE directors’ report for the year ending June 30th, 1902, to be 


ene at the meeting on Tuesday, December 2nd, at the offices, 
reads :— 


The gross revenue amounted to £47,113 15s. 5d., and the total expenses to 
£47,422 4s. 10d., leaving a loss on the year's working, apart from interest on 
loans and debentures, £808 95. Ба. The traffic receipts and subsidy from the 
Federal Government amounted to £87,113 23. 11d., as compared with £87,405 
105. 1d. last gear. Up to the end of March there was a considerable increase 
in the receipts, but a very serious interruption of working — lasting nine weeks— 
took place between Para and Gurupa, causing an estimated loss of revenue 
amounting to 48.000. After charging £6.F02 1s. 84. for interest and expenses re 
Joan, and £9,195 for debenture interest and sinking fund, there ir a debit 
balance of £16,005 14s. 1d., which, added to the debit balance of £69,178 1s. 4d. 
brought forward from the last account, leaves £85,178 158. 5d. to be carried 
forward, The new repairing steamer, Viking (II.), referred to in the last report, 
was despatched to the Amazon early in April. The total cost of this ship up to 
the time of her arrival at Para was £46,368 10e. 11d. She has proved to be 
economical in working, and enables the repairs to be made with much 
greater despatch than was formerly the case. The old Viking was subse- 
quently sold, and the proceeds will be dealt with in next year’s accounts. 
The Jand lines have been in operation during the year, but the cost of main- 
tenance is proving to be far more expensive than was anticipated: absorbing 
£7,937 5s. lld. The subsidy due under the concession from the Manaos 
Government for the year, and the balance from the previous year, £1,899 
Зв. 4d., amounting in all to £11,899 8s. 4d., remains unpaid. Every effort has 
been made to obtain this amount, without avail, and its non-payment has 
seriously crippled the finances of the company. The board determined to 
appoint a general manager and encineer to be resident on the Amazon, and in 
May last Mr. E. Stallibrass proceeded to Brazil in that capacity. The arrange- 
ment for the loan of £181,250 on the security of £150,000 preference debentures 

was completed, and the debentures outstanding amounting to £75,000 were 
surrendered, but were subsequently deposited as collateral security for further 
advances. Owing to the inability of the company to pay the debenture interest 
a meeting of the debenture holders was held on June 18th last, when a resolu- 
tion was passed to further postpone the payment of interest and suspend the 
einking fund until June 20th, 1904. Mr. D. H. Goodsall has retired from the 
board. The retiring director is Mr. G. Keith, and be offers himself for re- 


election. The auditors, Messrs. Welton, Jones & Co., retire and offer them- 
selves for re-election. 


Fleetwood Electric Light and Power Syndicate. 


Tne report for the year ending December 31st, 1901, states that the 
balance-shect shows a satisfactory return on the revenue account, 
and the directors hope that the next balance-sheet will show a 
profit. The number of private consumers at the end of the year 
was 100, and the number had steadily increased during the present 
year to 154. The directors regret that they bave been unable to 
carry out the proposal to raise fresh debenture capital. The 
directors regret being unable through pressure of duties in London 
to arrange for the annual meeting to be held in Fleetwood this year, 
but they hope to call a meeting at Fleetwood early next year, and 
present a balance-sbeet to the shareholders for the year ending 
December 31st, 1902. Mr. James G. Lorraine has resigned his 
position as a director, and Mr. John G. Seed died suddenly soon 
after the last annual meeting. 

The manager's report states that the number of lamps 
connected in July, 1901, was 5,975; in July, 1902, 7,009; 
and in October, 1902, 8,246. During the summer the plant 
at the generating station bad been overbanled, and several 
improvements effected. A satisfactory installation had recently 
been put in the Catholic Church. Several new buildings 
are to be supplied during the next few months, including the new 
Board School, Post Office and other public buildings, the estimated 
number of Jamps required being £780. Capital expenditure to the 
amount of £2,572 is urgently required. 

The annual meeting was held in London on the 24th inst. 


Stock Exchange Notices.—Application has been made 
to the Committee to allow the following securities to be quoted in 
the Official List":—Bournemouth and Poole Electricity Supply 


Co., Ltd.—7,500 6 per cent. cumulated second preference shares of 


£10 each, fully paid, Nos. 15,001 to 22,500. The Committee has 
appointed Wednesday, December 3rd, а special settling day in 
Bromley (Kent) Electric Light and Power Co., Ltd.— £50,000 
4h per cent. first debenture stock, and has ordered same to be 
officially quoted. 


STOCKS AND SHARES. 


Wednesday Evening. 
Млвквтв in the Stock Exchange are as variable as the weather, 
and it is more than usually hazardous to predict the course of prices 
even between the early morn and dewy eve. It seems fairly 
obvious that no advance can well be auticipated in the gilt-edged 
departments until tho New Year is with us, which means, of course, 
that for the next five weeks, or во, the general trend will be down- 
wards, since Jack of support, attended by absence of business, knows 
only one direction. Consols are, again below 93, their monthly 


settlement at the end of this week bringing in fresh sellers who 
have tired of their stock, while the increasing stringency of the 
money market is regarded askance, especially by those who are 
superstitiqus enough to be guided by the tradition that Christmas in 


the Stock Exchange is very frequently accompanied by falling 


rices. 

Е Nor do the electrical departments евсаре from the prevailing air 
of dulness that reigns in most sections of the House. The little 
railway market maintains its quotations fairly well, and as regards 
Electricity Supply shares, there are only a trio of insignificant declines 
to chronicle. But the Industrial and the Telegraph sections are 
both weak, the want of buying orders making iteelf heavily felt in 
the Eastern group, while several of the home manufacturing shares 
exhibit losses in price. 

The confidence which stockholders in the Eastern Extension and 
the Eastern Telegraph Co.'s appeared to feel in the face of the new 
Pacific competition has proved to be but temporary, and this week 
" Chinas " show the comparatively sharp drop of 10s., making 2 in 
rather more than a week. Of course, the fact that the recently- 
issued report was eamewhat disappointing, has no little to do with 
this result, in sympathy with which Eastern Telegraph Ordinary is 
marked down a poiut. The prior securities of both undertakings 
remain unchanged. In the Atlantic division, Anglo-American 
Deferred. slid back { the other day, in spite of the bullish talk now 
passing in the market, which credits Anglo A with a small divi- 
dend to be announced in January. For 1901 it will be remembered 
that the stock received 2s. per cent., since which doubts were 
suffered to arise as to whether the company could even pay ite full 
Preferred dividend for the current twelvemonth. Direct West 
India Debentures have recovered the point they lost last week, but 
the duller feeling in this market has produced a decline of 5s. in 
both classes of Globe Telegraph and Trust shares. Asa good invest- 
ment, returning a very fair rate of interest, Globe Preference may 
again bs brought to the attention of the capitalist, be he large or 
small. 

British Electric Traction Ordinary are down another 5a 
for the same reasons as were advanced last week. The Pre- 
ference shares remain at £12 middle, and have not yet advanced to 
the 17 which a surely satirical printer made us quote them in our 
last Stock Exchange notes. Buenos Ayres and Belgrano Ordinary 
changed hands at 18 on Tuesday, and Cape Electrics have been 
bought at 24. Whether the purchaser was an enthusiastic Liberal 
Unionist who shall say ? However, the shares look cheap even at 
their present price. London United Tramways 4 per cent. Deben- 
ture shows a tendency to ease off, and can now be bought at about 
1004, while North Metropolitan 33 per cent. Debentures are better 
at 93. It is stated that the South London tramways are to be 
finished in time for the coming festive season, and proprietors of 
City and South London Railway stock will soon be watching their 
company’s traffic returns with unusual interest. 

City Ordinary stock has declined a trifle for the reasons just men- 
tioned. Moreover, the weekly figures will now go against those of 
the Islington extension trafics, which began to be published this 
time a year ago, and consequently the capital takings of the past few 
months may not be kept up. The company is seeking fresh powers 
for getting to Euston, but, as is well kaown, there are many people 
who think the directors should be content to concentrate their 
energies upon that part of the line already open, without sighing yet 
awhile for fresh fields to conquer. Still, the board can point to the 
success of the Islington extension as justification of its forward 
policy. Great Northera and City Preferred shares stick at £8 
middle, and there still seems to be a small doubt as to whether the 
Drayton Park portion of the line will be opened first, or whether 
the completion of the scheme will be allowed to delay this badly- 
needed relief to the overcrowded suburban traffic of the Great 
Northern and North London Railways. All three Central London 
issues are down 1 per cent. 

Changes in the electricity supply section are bouaded on the north 
by small rises in City of London 5 per cent. Debentures aud Chelsea 
4$ per cent. Debentures; on the south by a decline in Metropolitan 
First Debenture, City Second Debenture stocks, and St. James's 
shares. The latter have fallen 103., and are now the same price 58 
Notting Hill Electrics. A small seller is quite sufficient to lower 
prices in this market, which has again fallen upon quiet days. 
Edmundson's new Preference are quoted at a rather nominal 
premium of 4 per share, but no free dealiogs are likely to take 
place until after the allotment has been made. Meanwhile the 
new issue exercises no effect upon the prices of the existing sbares. 

Callender's have followed up their last week's drop of 10s. by 
shedding a similar amount the other day, which reduces the price 
to 144, or 50s. below that of Henleys The market ascribes the fall 
to eales by those who have to face Josses in the speculative 


quarters of the House, National Telephone stock is again & little | 


harder оп the. quiet successes which are falling to the company. 
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SHARE LIST OF ELECTRICAL COMPANIES. 


LLL LLL TELEGRAPH AND TELEPHONE COMPANIES, 


Businese done 


Do. 
540,000! | Waterloo & City Railway, Ord. Stock 


.| 100 


Present sure Closing Closing 
NAME Dividends for the last : week ended 
Issue. . uotations Quotations à 
three years. Nor. Mans Nov. 26th. ioo ш. 
Highes Lowest, 
67,100 | African Direct Telegraph, 4 % Debs. om 98 —109 gh е ш 
25,000 | Amazon Telegraph Co.'s shares, Мов. 1 to 25,000 : 34— 43 ; а 
119,7004 do. 59% Debe., Nos. 1 to 1,250 Red. P 70 — 80 ‘i zs 
788,840 Anglo-American Telegraph .. Же А 2m 61s. 49 — 59 4 D. 
8,105,580 Do. do. do. 6 % Pref. 6 % 93 — 90 | | 
8,105,580 Do. do. do. Deferred 9s. — 9 845 
44,000 | Chili Telephone, Nos. 1 to 44,000 .. 5 9%, 4— 4} E rf 
18,383,800@ | Commercial Cable 8 4 178 —188 | A 
1,841,909 Do. do. Sterling 500 year 4 [4 Deb. Stock Red. E 94 — 96 Е 
16,000 | Cuba кара. : ; : 4% 5— 6 Р 
6,000 Do. 10 % Pref. К 124— 1 i 
12,981 | Direct Spanish Telegraph 4 96 af af e 
6,000 Do. do. 10 o% Cum. Pref. ; . " 7— 8 je 
96:300. DISSE West! Voce e % Reg. Deb., %% ^ 108 | 
> rec est India e, within Nos. 1 to 1 ,200, Red. = Me DK 
4,000,000 | Eastern Telegraph, Ord. E 796 | 124 —129 125 123 
1,955,565 Do. 96 Pref. Stook ys zs 89 —. 99 90 
1,594,645 Do. 4 % Mort. Deb. Stock Red. za 104 —107 1051 
800,000 | Eastern Extension, Australasia, and China Telegraph 7 96 113-- 123 = 
820,000: Do. 4 % Deb. Stock » 107 —110 lij | 
300,000 ' | Eastern & South Асад Tele., 495; Mt. Db., Nos. 1 to 8, 000, red. 1909 ЖА 99 —102 va 
200,0001 Do. do. 4 * Reg. Mort. pepe; (Mauritius Bub) 1 1 to 5000 23 99 —102 „ 
180,227 Globe Telegraph and Trust 54% 10 Эм Bis 
180,042 Do, do. 6 Pref. xS 192 137 13} 
150,000 | Great Northern Telegraph, о Copenhagen 15 96 27 — 28 s 
70,000 { Halifax and Bermudas Cable, 44 Ф 186 Mort. Debe. 5 ' within Nos. | 100 ~-108 
1 to 1,900, Red. A 
17,000 | Indo-European Telegraph  .. vá $3 Ке 10 96 89 — 48 he 
100,000: | London Platino-Brazilian Telegraph, 6 96 Debe. M 101 —106 В 
72,680 | Montevideo Telephone, Ltd., Ord. Nos. 1 to 72,690 1— xd 5 
86,492 Do. do. 5 % Pref., Мов, Т to 86,494 P t 1 xd - 
1,989,883 | National Telephone, Pref. Stock 5% 92 — 94 934 615 
1,966,607 Do. do. Def. Stock , 64 xd 61 — 68 62 61 
16,000 Do. do. 6 % Cum, Ist Pref... 6 $ 1 e es 
15,000 Do. do. 6 Cum. and Pref. .. 6 11 ] es 
260,000 Do. do. 5% Non-cum. Srd. Pref., 1 to 250, 000 5 % 4 4: 
2,000, 000 | Do. do. 54 % Deb. Stock Red. 34%, | 95 — 98 954 
,000 Do. do. Deb. Stock Red. 4% | 101 —105 10 z 
171,504 | Oriental Telephone АН Elec. Nos. 1 to 171,504, fully peid 6 % $— 1 sg 
100,000} | Pacific and European Tel., 4 % Guar. Debs., 1 to 1,000 és 99 —102 
11.89 Reuter's .. 6% 64— 74 
3,903 | Submarine Cables. Trust ; oa : ie 110 —120 110 — 
28.000 Ре River Plate Telephone | ia pon : ^ ќо 7% 4 2 
, Cum. e 08. 1 to m == 
179,9471 do. 5 % Debs. . 102 —106 102 —106 
15,009 West African Telegraph, Shares... аз 
80,008 | West ош of America, 'Nos. 1 to 80,000 and 58,001 to 58,008 . . ; 0 — 0 -- iði 
150,000: do. 4% Debs., 1 to 1,500 guar. by Braz. Bub. Tel. К 98 —101 98 — п T iis 
267,930 Western Telegraph, Ltd., Nos. 1 to 207,990 DOES 7% 113— 12 11 1 75 
75, 000“ Do. do. „ Debs. Mmd series, 1906 T 102 —106 102 cM T oe 
400,000 Do. do. na Deb. Stock Red. 99 —102 99 — z 
288, 321 West India and Panama T elegraph . js 7 i AU 5 5 
m| Ek a 73-779 о ЕУ, 
, Jo. о. do. 9 Cum. P e Я 9 — = * 
80,0001 ро, йо. do, 5 W Deba., Nos. 1 to 1,800 100 108 100 —108 . 
| | 
ELECTRICAL RAILWAY, MANUFACTURING AND INDUSTRIAL COMPANIES. 
| | 
20,000 | British Aluminium 7 % Cum. Pref. es, oe Spal р 53% 5 — a as E 5 je . 
800,0001 Do. do. 5% lat Mort, Deb. Stock Red. — „ .. Stock 8 z ig if — т а NEA n 
100,000 | British Electric Traction : „ ME CET 10 8% 9 % 9 11 = 21 115 — 125 121 Th 
100,000 Do. o 6 Ba Cum. Pref. ee o> 10 oe i | i 96 bl 128 i». 125 1944 
600,000: Do. Perpetual Debenture Stock e .. | Stock 2 ART vi —1 : — É 
100,000 нш x Wire Bs A р, Sa i р 20 % | 16% 110% | 7 А | 5 
100, 000 um. e ee oe oe . oe ee | ie ee 
50,000 | Do. 14 Ast Mort Deb Red.. 100 P aps С | 108—106 | 108 708 6 ie 
50,000 Browett, Linaley & Co, ( Ord. oe ee 05. р 41 — | 8 ae 4] to 175 1 T - 
50,000 |74 Do. 6% Cum. Pref... T кє xd #1 - 6 .. | 16/6 to 178. у 1 
106,781 | Brush Electrical Engineering, Ord., 1 to 105,781 . {1 qus W 2 634 6 Nil : é— il tum if 
150,000 Do. do. 1 6% Pref... ih 65 2 6 6% | 8% 1— i ae 
125,000! Do. do. €, Perp. Deb. Stock.. ..  ..|Stock | .. Е 100—108 100—199 
125,000i Do. do. Ф Perp. 2nd mer: Stock we .. | Stock ean 2 ч, 99 — 98 7 — i 
85,000 | Callender's Cable Construction page ПА a. wes 5 |15% |15% 20% j 1 161 | ee 5 n 
40,000 р do. do. 5 % Cum. Pref. T b e | з р ij 105 115 i ү; 
90,0001 do. аай ora, db ist Mort. Deb. Stock Red. .. | Stock | .. | i: 09 — | 109 105 03 | .. 
1,860,014 Chater London Railway, Ord. Stock .. | Stock Wac je * uu 4 $ 106 —109 | 8 о 
494,093 Do. do. 4% Pref. Stock Pe vs zs .. | Stock s - | 4 106 —109 105 E 
1,990,000 City and South London Байы, %%% NE NE m X 110 | ag 170 — 77 75 — 76 77 75 
, ty and Sou ondon Railway Я gs “a ai i $4 | ' — — „ 
85,000 Crompton & Co., 00-10005. Ds TANE 8 | 7105 8 $ | 73196 | 24— 3 2)1— 8 233 23 
Do. 5% lst Mo g. 0 ‚ап i vee! Oe 101 —106 101 —106 e 
100,000! ^01 to 11,000 of 250 red. | p | | P m 
99,261 | Edison & Swan United Elec: Licht,“ „A shares, £3 paid, 1 to 99, 25 5 6 T И — 1— af — of 
17,199 Do. A ” shares, 01—017,189 .. 5 6 2 T 14— i 1 
544,098 Ро. ` do. 4 4 Deb. Stock Red. 100 ui vu р | 74 — 78 | 74 — 78 
100,000; Do. do. 5% 2nd Deb. сокот Certs. . all pd. 100 | |." a 77 — 82 77 — “д 
112,100 | Electric Construction, 1 to 112,100  .. 2 | 6% | 6% 6% | ан 2 | ^ 2 
81,890 | Do do. 1% Cam. Pref., 1 to 81,390 .. .. g К К ee 23 23 
Do. do. Perp. lst Mort. Deb. Stock ==... | Stock |. ia 99 —108 99 —102 
25,000 | General Electric Co. m } 6 531 Сиш. Pref. ‚з - 10 "m 6 % 5% 10 — 104 10 — 104 107, 
300000 | Do. do. ir D MEE SERERE E | 99 —102 
36,000 - Неп1еу 8 (W: T.) Telegraph. orks, Ord. on i 6 | 15% W% 0$ ps 17 ps ү: 
85,000 & Pref. si a 5 44% 44% AN 
48,050 COME 1005 Deb. Stock hk, Stock 5 | rw) | м9 18 " 
India- “Rubber, Gutta-Percha elegrap orks | l 
300.0001 ii Do. do. SPP do: 4 1% 10 Mort. Deb. 100 i 100 —108 100 — 109 | 
›500 Liverpool Overhead Railway, Ord. 10 | р | 34% 14% 1415— 5 63— EE 
10,000 |! Do. do. Pref. £i0 paid 922 - M m 10 1 125 1 xe 
7,500 | Parker (Thomas), Ltd., Ord., Nos. 1 to 10500 zi za 43 - 10 | 14 1 144—1 Е 
97,950 erit Conus % Cum. амы tent ПОН 15 : KE. 303, | 87 — 40 27 5 ч 394 
, elegra nstruction and Main nance. HS m 
d. do. ре Basa Мов, to 1,500 Red. 1909 100 | " | 109 —106 102 —105 P" 
3% 8 o, 8 % 98 — 96 93 — 96 96 i 
| 
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LATEST PROCURBABLE QUOTATIONS € OF SECURITIES. NOT OFFICIALLY QUOTED. 
Кн ш ed Telephone oe inm and Maintenance, s. 


otations on Liverpool Stock Exchange. 
кч $ From Bradford Share List. 


— а — aa m = —— В! Lr 


— — ——— 


ee Wiring, 2— 
Bank rate of discount 4 per cent. (October 2nd, 1903; 


| Unless otherwise MEE Shares are fully pai 


Ока ANON; and Чу Electric (£10 pd.), PP 


From Manchester Share List. 


— 


TAA —— — тте 


Ord., 18—14. 


10 pd.), 10—11, 
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. SHARE LIST OF ELECTRICAL COMPANIES (continued).—ELECTRICITY SUPPLY COMPANIES. 
Stock "T Cloeing Closing Business done 
Presen " МАМЕ. or . tor the uotations Quotations | week ended 
i Share. last three years. ov. 19th. Nov. 26th. Nov. 26th, 1902. 
E ode woes : AX И - de | 
: 1899. | 1900. 1901. Highest., Low oat. 45 
100,000 | Blackheath and Greenwich Dist. Electrie Light, Ord.. E 1 КА MNT e à— A— i 98 | ч ү 
100,000 Do. 44° Ist Deb, Stock, Prov. Certs. 100 5o| Vo no-ns 110 113 Eur e 
о Sinon d попав ов ры Light Sup., Ord, d to 1 | 6 % 8. 6 % 8 % | : Ta 10 А ; Ut 
г ! 7 um. re mn | ee 04 "R ae ve 
50,000 | Charing Cross and Strand Kiectricity Supply 5 9% 9% 10 9 — 9 — 9 эң Уу 
10,000 Do. do. do. 44%, Cum. Pref. 5 р E. u- 5t-- 54 z i 
„40,000 Do. do. City Undertaking ” 2 Cum. Pref. 5 E "EM 4i— 41— 5 P = 
rte "T Do: do. | 5 Deb. Stock Red. 100 nt е | M 105 —107 105 cum 106 © “п 
, *Chelsea Electricity Supply, Gre 5 6 MX 4 96 54— 6 T . iu 
150,0001 Do do. % Deb. Stock Red. Stock Eu i Met 109 —112 110 —113 id T i 
70,595 | City of London Electric Lighting, Ord. 40,001— 110, 595 10 4% 0 * 5 % 10 — 1t 10 — ll ee am 
40,000 Do. 6 '5, Саш. Pref., 1 to 40,000 10 6 X, 6 x ix 13 — M 19 — 14 Ж Ке ип 
400,00 Do. 5 T „Deb. Stock, Scrip. (iss. at 115) ali paid . T В: gs i 123 —128 124 --129 v ; sn 
300,000 | Do. 4h à 2nd Deb. Stock, Prov. Certs., all paid. 100 F bs xt 104 —107 103 -- i 104 : a 
40,000 | County of London & Brush Prov. Electric DIEBUS Ord. 1 -40,000. . 10 4%, 4% | 4% 84-— ie EB wE 
20,000 | Do, de, do. 6 “у, Pref., 40,001— 60,000. . 10 6, 6% .. 113 — 12 — 125 1212 am 
400.000 Do. do. % Deb, Stock, Prov. € erts, iall pun) Red кР "e : ET | 109 ~ -112 109 - 112 gat. T Е 
0, 000 Edinundson's Десте Corporation, Ord, Shares : 5 6 **, nus ES u - GA 6 — 61 id "S e 
129000 | Po; do, 6% Coni. Pref, a ^ б is | 6-- 6 6 TUUS 61 65 DE 
: о do, o „ Ist Mort, Deb. Stock 100 n P .. | 1097 110 107 —110 10 1073 tle 
21,000 кешп and Knightsbridge Electric, ete 5 11 12 10 10 — 11 10 — 11 24 "m is 
90,000 do. do. 4 * Dele mture Stock: Stock e as "D 101 ---104 101 — 104 | КР | Н d 
pun | Zo енне Supply Corporation, Limited, Ord. - 3 xS T әз 1} - a llo 21 kh Cb Cu fh 
, du. do. 6%, Pref... 5 x $3 $ 4i-- ii-- 51 дө ОН ола Tr 
250,0001 A do. do. ^ Ist Mort. Deb. Stcck Red Stock - 8 96 — 99 96 -- 99 id | 2s 805 
100,000 | Metropolitan Electric Supply. J to 1001000 . 10 56 6 64% 1 164 1 164 16g 154 A 
220,0001 Do. do, AV, lst Mort. Deb. Stock 2 xs 7 = "T 34 110 —115 109 —114 1104 , 110 [Ims 
052 © D. do. JÀ", Mort. Deb. Stock Red .. — .. | Stock 2s = P 99 —102 99 —102 100 s 1 2 
‚ otting Hill Electric Lighting "TEES: 10 % | 7% | 6% |. M — 15 14 — 15 19:1 .. 
3000 St. James’ and Pall Mall Electric Light, Ord. é 5 144% | 144% | 144% pm 1 14 — 193 14 16 
А ро. do. do. 1 o Pre 20,081 to 40,080 5 1% X 7 * — Q9 302 єл 
150,0001 Do. do, do. 31^, Deb, Stock Red `.. | 100 2 ey .7]| 98—101 өн —101 $ 
50000 Smithfield 1 Markets Ever Supply. СЯ T : А 105 , a 935 Me ap. „ 
* 4 | 0 e + а — TT oe 
65,000 | South London Electricity Supply, Ord. oe > £s 5 3 — З — 33 Ж 
30,000 | Urban 555 etrie Supply, Ога. £1 pd.. - A е 5 : 2. rd : 4 4 з} 84, 
30,000 do. 5 v, Cun, Prel., £4 pd. . р 5 pe uf | е | 4 dk 
110,000 Seit asi Electric Supply, E 5 13 * 10550 104% | 11 — 12 11 — 12 lyk 111 
23.141 Do. | 40. 5 » Cum. . Pref. S | | | — 6 6 — 64 б А 
* киме et to F ounders Shares. ; Unless otherwise stated all shares are fully paid. 
MARKET QUOTATIONS, Wednesday. November 25th. 
CHEMICALS. ke. This week. ГАА week. ‘Ine. or Dec. METALS, &c. (continued), - This wai Last wed. line, or ‘Des: 
a Acid, Hydrochloric per owt, Ь/- 5/— i g Copper Sheet per ton £67 7 £61 
a „ Nitric T М per owt, 22; 22! | 9 „ Rod. ; per ton £67 £67 
а „ Oxalie.. per ewt. 32 32:- í e " (Electrolytic) Bars per ton ri £56 
a „ Sulphurie per ewt. 5.6 5.6 e ; Sheets per ton 4 474 
a Ammoniac, Sal per ewt. 12- 42;- | е : E Rod .. per ton £63 £63 
a Ammonia, Muriate very sta per ton 433 10 кзз 10 e $1 H.C. Wire per lb. 14. 714. Y 
a 2 per ton £30 £30 . f Ebonite Rod А » .. per lb 3; 3/- N 
a Bleaching powder . per ton 44 10 £4 10 5 Sheet К per ]b. 5f- 5j- 
a Bisulphide ot Carbon per ton £15 £15 n German Silver Wire per lb 1/44 1/43 ju 
a Borax. per ton £13 £1: | h Gutta-percha tine . А per Ib. | 8/- 8J- . 
a Bensole 1 0% per gal.“ (IE 77 l ' h India-rubber, Para fine .. per lb. 3/2to 3/5 , 8/9 to 3/5 beg 
T е 50,90 % 85 per gal. AG 5:6 | 1 Iron, Charcoal Sheets per ton £18 £18 i 
a Copper alent m si per ton £19 £19 | i „, Pig (Cleveland warrants) per ton 51/7 | 50/3 | 1/4 inc. 
a Leud, Nitrate . vs per ton £24 £24 ' i „ Forgings, according to size per ton From £11 From 411 S 
a „ White Sugar per ton 431 £31 é , Scrap, heavy per ton | 47/6 to 59/- 17/6 to 50/- ee 
a „ Peroxide ., per on ЕЛ 10 x | i , Wire, galvanised No. 8 per ton £9 15 | чү )5 is 
a Methylated Spirit . per zal. 26 26 . | i 411 to 
a Naphtha, Solvent (ЭО, at 160 C». per zal. 56 5,6 | д Lead, English Ingot per ton | £11 £1126) dec. 
a Potash, Bichromate, in casks . per lb. За. За. p 5 Sheet i per ton £13 £13 
a z Caustic 1758091.. per ton £21 £21 m Manganin Wire No. 28 . per 1}. 8j- &/- | 
а А Е per ton £35 £35 ‚ 9 Mercury 3 per bot. 48 15 148 15 
a Shellac per ewt 1307 139;- | x ; 4 Mica (in original cases) small . per 1b. | 3d, to 9d. Ad. to 9d. 
a Sulphate of Magues sia : per ton £4 10 £110  - T TE y " vi medium per lv. | 1/9 to 29 1/9 to 2/9 
a Sulphur, Sublimed Flowers per ton 16 5 46 5 1 Ja „ large. per lb. 3/3 to 7/3 373 to 778 
a " Recovered per ton £5 10 15 10 | | P Phosphor Bronze, plain castings per lb, «Pad, to 1/2 1104. to 1/2 
a үз Lump | per ton | £5 455 ' p "T rolled bars & rods per Ib, | 17 to 1/3 | 1/- to lj 3 
a Soda. Caustic (w hite 70 i ber ton £10 15 £10 15 | p „ strip&sheet per Ib, From 1/2 | From 12 
a „ Urystals per ton £3 | £3 i 0 Platinum T .. per oz, | £4 44 
a ” Bichromate, casks.. per lb. 23d. | 24d. s p Silicium Bronze Wire 4 , per Ib. Qd. to 1/- 94. to 1/- 
à | | i Stee., Magnet, acc 'd'gtodese'p p n per ton | Ё S | £58 | 
METALS, &c. | i » " in . | From £15 | to £10 | ӨЕ 
i; '( £112 £ll | 
b Aluminium Ingots, in ton lots . per ton £118 £148 g Tin, Block .. per ton 1 to £118 to £115; 22 deo. 
b i Wire, in ton lots per ton £224 £221 M ? » Foil per lb 17 17 ' 
b Sheet, in ton lots .. per ton £191 £191 Ке ! » Wire, Nos. 1 to 16 . per Ib. 1/64 1/63 | 
p Babbitt’ s metal ingots . per ton £40 to £130 £40 to £180 xs | р White Anti-friction Metals— y 
c Brass (rolled metal 2" to 12") basis per lb. Cil. | pl : aU White Ant” brand .. per ton | £36 to £60 ^ £36 to £60 sy 
€ „ Tube (brazed) per Ih, к], ma J J YXarns,2/10s Grey Cotton, онар. ‘Is per Ib. та. 7d. vs n 
c „ (solid drawn). per lb. 64d. , 61d. i „ 6 lea. Flax. per lb. 58d. 52d. | M el 
€ „ Wire, basis.. per Th, 64d. bad. |J.»  Bply 10 lbs. Russian per 1b. | 4184. nu Pi 
p е Copper Tubes (brazed) per lb. Kid, | Hid. d „ 10 lbs. Russian, single .. per Ib. dd. T "m 
„ (solid drawn) per Tb. gd. 9d. j » 180 lbs. Jute rove per ton! £1111 2M 11 92 0 
: Copper Bars (best selected per ton £67 £67 | k Zinc, Sh't Vieille Montagne vnd. ) per ton | £93 | £23 | ет * 
' | uoce. 7 " eee) Е. HT 11 
а а. G. Boor & Со J India- Rubber, Ө. P. dd Teleg. Works k Messrs. Morris Ashby, Limited. ui 
А b The British Aluminium Co., Ltd. | Quotations p Messrs. James & Shakespeare. [Co., Ltd. Quotations m Messrs. W. T. Glover & Co., Ltd. ám 
Quotations / Nessrs. Thos. Bolton & Sons., Ltd. supplied by h Messrs. Edward Till & Co. supplied by n Messrs. P. Ormiston & Sons. үт 
supplied by | а Messrs, F. Wiggins & Sons. "OR i Messrs. Bolling & Lowe. o Messrs. Johnson, Matthey & Co., Ltd. сс 
е Messrs. Frederick Smith & Co. j Мен. 8 H. Hindley & Co., mun p The Phosphor Bronze Company Lu. Si 
TRAFFIC RECEIPTS. = 
= B 5 К ` шаа Б Ee ae = Е 55 * fe 
Receipts for Miles |  Recoipts tor Miles К 
the week. Total to date. open. | | the week. 'Total to date. open. HN 
Compan Week |. == jede 3 Company, | EE | FF Gs acu — 
pe ending | шщ. Ino. or Am'ut. Ino. or |This Last 5 ending | m- nt. Ine. or Anni Ino. or This Last in 
i dec.* deo.“ year. year. & | | dec.* dec.“ (year. year т 
ES 8 magn — — 0 — JJ. “шел ышы шыш 8 
ee £ £ 4 £ Я | < 
Trys. .. | Nov.21| TIB ! + 15 28,776 | + 8,886, 12 E. © B. E. T. Co. (continued)— | | o£ £' R | £ 
Blackburn СО igetwood „ 22 195 — 2 19%3|— 208 7$| 1 8 Southport .. Nov. 14; 250 | +180 1 11,685 + 4,968 4 
Blao lan | É | 
Bristo Trys. & Cer. Co М) 21 1.037 | +412 | — ем 28 28 South Staffordshire. * 97 14 ' 677 i + 81 31,666 . xm 1,070 | 21 i Tuy 
British Elec. TIN MM — A 196 È сапага zm oe re н 1 А65 + е | Ee + p 1 | э 
99 14 IS. 1 m — un n. ө ae ae | == | — na КЫ 
pedi din „ Ii dé (3| 19,790 | + Y 6 58 Tynemouth .. .. „ 24 | 9) | + 68 | 18,669, + 1,000) 81 Bd | 
Dudle po Stourbridge.. | e 14 149 ^ 96 31,543 | + асв 1 p: BL eston - super- Mare.. | „, 12 | 41 — 6,4906,  — d т К 
сааса „ i S8 1246 | 84,679 | + 0,298 1 1 25 Wolverhampton Dist. „ 14| 390 | +917! 9,848 + 6,897 1 & 
Gravesend —Northfleet »„ Mj 19 „ Ж ы dan — Я Central London Railway, „ 32 7,388 | +583 | 188,778, 11,410! 6 | 6 & 
Greenock—Pt. Glasgow „% 14 485 | + 80 | 23,008 4 18,158 7 14 `$) City and 8. London Ry. „„ W | 8491 | +462 „350 7 20,674 63} 6 N 
Hartlepool e. » M| 218 +11 11,0 + 113 43 Doncaster Corp. CER — — — — — = 
Kidderminster .. | a H 102 + 065,715 T 49! 45| 4 Dover Corporation Trys. ,, 22 151 | 22 10,386 + 49; 8 | 8 è 
Merthyr .. P А » 14 174 — 22 9,167 | — 1,652; 8 8 Dublin United Trys. .. „ 21 | 4,102 | +163 | 101,624! + 2,443 46 (6 R 
Middleton . „14 211 — | 90] — 99 — 8 pM Ham Tramways ..| „ 16! 452 2152 10,846 + 2,160 6 | 4 
Oldham— Ashton ex T 14 517 + 40 24,416 + 1,884 8 8 8 asgow Corp . Trys, ve P9 16 | 12,678 „ 294,762 —11,146 y^ 48 R 
Poole v» M 225 | + 28) 11919|— 4 2 2i Liverpool Overhead Ry. „ :98 | 1,488 | + 64 878 — 677 6 
Potterl es. » 14 1,752 +287 | 68,404) + 8,071 * NewoasleCorp. Try. ..| „ 29 | 2,875 | — | — | — |% – d 
esay.. oe eo | 9 14 | 40 | t 15 1,71 * 574 | == Sunderland e е [T] 28 | 974 = 7 | 40,699 | + 2,180 | 17 Mi ' 
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ELECTRICAL LEGISLATION IN 
SWITZERLAND. 


A NEW law relating to electrical undertakings for the supply of 
light and heavy currente has been passed by the Swiss Federal 
Council, and is on the point of being brought into operation, as no 
objections bad been raised to the measure by the expiration of the 
last day of the period during which opposition could. be offered to 
tke proposals, which aim at securing uniform regulations in regard 
to the industry. The law provides, in the first place, for the transfer 
to the Federal Council of the euperintendence of all light or weak 
current installations which are situated on or utilise public ground 
or railway land, or which, in consequence of the proximity of mains 
carrying heavy currente, might lead to interruptions in working or 
be the cause of damage, and this supervision also applies to heavy 
current enterprises. It is proposed to introduce regulations 
governing the establishment and maintenance of installations of 
both kinds, the construction of electric railways, the laying of mains 
parallel with others, and the crossings of maine, and to fix per- 
missible pressures for use in connection with works prcducing strong 
currents. 

The measure defines a light-current installation as one in which, 
under normal conditions, the current cannot be dangerous to persons 
or things. This is, of course, not a physical definition, but it should 
be mentioned that there does not yet exist in Switzerland a law 
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relating to electrical units. Nevertheless, a Bill is already in 
course of preparation which proposes to introduce and legalise the 
definitions which were settled by the International Electrical Con- 
gress held at Chicago. The new law also contains clauses referring 
to the expropriation of electrical works, regulations concerning 
liability in cases of injury to persons or damages caused by the 
working of a private or public light or heavy current installation, 
and penalties for instances of wilful damage to such works or 
damage brought about by negligence. It is further provided that 
anyone found guilty of illegally appropriating electrical power will 
be liable to a fine not exceeding £120, or imprisonment up to as 
long as one year, together with the imposition of a fine. 

The Federal Couucil has appointed a Committee composed of 
seven experts for the purpose of examining and reporting upon the 
regulations to be issued by the former respecting the erection and 
maintenance of electrical installations, and by this means the 
official measure will be brought into harmony with the present con- 
dition of the electrical engineering industry. The work of super- 
vising the carrying out of the regulations has been assigned partly 
to the State Telegrapb department, partly to the State Railway 
department, and partly to an inspectorate for heavy current works, 
including machinery. Asa provisional arrangement it is proposed 
that the inspectorate shall be in the hands of the Swiss Electro- 
technical Society, which will receive a subsidy from the Federal 
Council for the performance of the duties. This proposal is 
analogous to that of the inspection of steam boilers, which is 
exercised by the inspectorate of the Society of Swiss Boiler-owners. 
The existing law of 1889, relating tu the constraction of telegraph 
and telephone lines, is superseded by the new measure, which also 
Provides for the introduction of the metallic circuit for the tele- 
phone service at an estimated cost of £1,000,000. 

The Swiss Electro-technical Society, upon which a portion of the 
Government work ів to devolve, already pcssesses an inspectorate 
which was established in 1897 for the purpose of ascertaining that 


the safety precautions adopted in 1896 for the construction and 
working of heavy current mains were actually being carried into 
effect. This society, whose annual assembly has just been held at 
Bt. Gall, has now decided to extend the scope of the inspectorate 
by the establishment of a testing department for conductors and 
insulating material, in order that the recent deterioration in quality 
may be severely checked, whilst on a fature occasion it is intended 
to found a standardising laboratory for electrical apparatus and 
measuring instruments. 


INSTITUTION OF ELECTRICAL ENGINEERS. 


NOTES ON THE TESTING OF TRAMWAY MOTORS, AND 
AN INVESTIGATION INTO THEIR CHARACTERISTIC 
PROPERTIES. 


By Місналвг, B. FIELD, Member, A. M. Inst. C. E. 
(Paper read at Glasgow, May 13th, 1902.) 


(Continued from page 878.) 


This diagram, then, gives us very fall information. We see, for 
example, we shall have 50 amperes per motor circulating, provided 
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the car is travelling 17 miles per hour on first notch, or nearly 13 
on tbe secon.|, or 63 on third notch, or 23 on fourth notch, and 
so on, and for no other speeds. We see, further, that the retarding 
force for each of these speeds with the corresponding notch is 
1,6001be.; that on greasy rails this would cause skidding of the 
wheels, but on a good wet rail ample adhesion would be obtained. 
Lastly, the same diagram gives us the retardation in miles per hour 
per second corresponding to the above retarding force on auy up or 
down grade between 0 and 10 per cent. 

We have, then, with 50 amperes on the first notch, speed — 17 
miles per hour, and a negative acceleration of 2:6 miles per hour per 
second on the level, or 2 miles per hour per second on a 3 per cent. 
down grade, Similarly for 35 amperes, if we follow the 35-ampere 
ordinate till we meet the current curve, then borizontally to the 


right till we cut the © line and drop vertically downwards on to 
the speed scale, we arrive at 13'4 miles per hour. Then travelling 
to the left after meeting the current curvetill we cut the retarding 
force curve, then vertically again on to the “level grade” line, and 
again horizontally on to the vertical negative acceleration axis, we 
get from 35 amperes a value of 1°65. The mean retardation 
between 50 and 35 amperes, is, therefore, 2:12 on the level, and the 
change of velocity 3:6 miles per hour. We may still continue 
graphically to tind the time-interval required and space traversed. 
Refer to fig. 16. Mark off on the vertical scale the mean negative 
acceleration 2:12 and the change of velocity, 3°6 miles per hour. 
Join tbe former point with the point denoting one second on the 
time scale and draw a parallel through 3:6, when we find the time- 
interval 1:7 seconds. Now mark off on the lower vertical scale the 
mean velocity during the interval, i.e., mean of 17 and 134, or 152 
miles per hour. This, it will be seen, corresponds to 22:3 ft. per 
second. Hence join tbis point with the point on the time scale 
denoting 1 second, and draw parallel] through 17 seconds, giving 
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the result of 38 ft. as the distance traversed during the interval in 
question. We should then take, say, 28 amperes, and, proceeding 
a8 before, find the new time-interval, and other values correspond- 
Ing to the range 35—28 amperes, and so on, constructing the various 
curves as we go. 

The writer personally prefers not to make use of fig. 16 at all, 
but to plot current, time, and velocity as determined from fig. 15 on 
a separate sheet and obtain the space-curve by integrating the 
velocity-time curve. 

The acceleration diagram is somewhat different, see fig. 17. 
Horizontally “total amperes” and acceleration scales are con- 
structed with a speed scale (not reversed) to the right as before, 
volts and tractive effort being plotted vertically. The ampere-volt 
characteristic for 10 miles per hour is then drawn in (dotted). 
This is first doubled in the vertical and then in the horizontal direc- 
tion, two new curves marked “total volt—ampere” and "total 
ampere—volt characteristic" being obtained. With 500 volts as 
the radiating point straight lines are drawn denoting the total CR 
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drop in the circuit for the different values of the resistance on the 
various notches, the volt-drop being measured vertically downwards 
from the horizontal passing through 500 volts. Measuring from the 
zero line upwards we get back to E.M.F., or 500 — CR. The 
upper characteristic gives the volts for two motors in series (with 
the same current C) if running at 10 miles per hour, hence by draw- 
ing parallels on to the speed axis we obtain the true speed at which 
the car is running. | 

Anexample will make this clear. Total current is 50 amperes. 
Controller on Ba, i.e., second series notch. Resistance = 502. Fol- 
lowing the ordinate for 50 amperes vertically till it cuts the в, line, 
we find the length intercepted between the horizontal zero axis 
and Ba, or back E.M Е. = 249 volts, the CR drop being 251, viz., 
the portion intercepted between the в, line and the horizontal 
drawn through 500 volts. Following the same ordinate upwards to 
the dotted curve we see that 50 amperes give a back ‚М.Е. of 
580 volts, hence two motors in series give 1,160 volts (t e., the point 
on the upper characteristic). 1,160 volts on the vertical axis, on 
the right-hand eide of diagram, is therefore joined with 10 miles 
per hour on the speed scale, and a parallel drawn through 249 volta, 
giving an actual speed of 2°15 miles per hour. When working with 
the parallel notches we use the lower characteristic, since for any 


value of total current the amperes per motor are only half, and the 
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voltage for any current on this curve is the same as for half the 
current measured on the dotted curve. 

Accelerations, time intervals, and distance traversed are found 
exactly in same way as in the braking diagram. We have here, 
therefore, all information available for building up the whole 
acceleration diagram and computing the current consumption. 

Figs. 18 and 19 show the actual time-current, and time-speed 
curves, for the various controller notches, for motor P:— 

1. When braking on the level. 

2. When braking on 4:5 per cent. down grade. 

3. When accelerating on level. 

4. When accelerating on 4:5 per cent. up grade. 

They have all been calculated on the time-interval method above 
described, and on the aasumption that no slipping occurs. | 

These curves enable us to formulate any programme whatever 
during the braking or accelerating periods on the given grades. 
We can, in fact, fit the various curves together in any way we like, 
and determine the current consumption, and time-speed curves for 
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rapid accelerations or gradual accelerations. We have only to 
remember that the initial speed on any one notch must be the final 
speed on the preyious notch, and to postulate the length of time- 
interval to be allowed on each notch, in order to pick out the right 
portion of the current and speed-curves. Figs. 20 and 21 illustrate 
this, and need no further explanation, 

These considerations are, of course, of the greatest importance 
when dealing with heavy, quick-service railways for city trafüc 
with frequent stops, such as tube railways, &c. 

American engineers, moreover (especially those who sell car- 
wattmeters) claim that with ordinary tramways variatione amounting 
to from 20 to 30 per cent. in the total energy required by different 
motormen, to drive the same car over the same route under the 
same conditions, are not uncommon. (See Note 4.) 

Of course bad habits on the part of the motormen, such as apply- 
ing the brakes before the currant has been completely cut off, not 
cutting off the current soon enough before a recognised stopping- 
place, and thus failing to get any benefit from the kinetic energy in 
the car, or starting the car with the brakes partly on, &c., may 
largely account for these discrepancies. Every motorman is sup- 
posed to have sufficient common sense to attend to these points, but 
over and above that, considerable waste may occur owing to 
too gradual acoeleration. Table XI. give one an idea of the 
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extent of this. We see that on the level the current consump- 
tion, as worked out from a combination diagram such as fig. 
2], may be at least 13 per cent. higher when accelerating gradually 
tban when the acceleration is moderately rapid. On the up grade 
the difference indicated by Table XII. is 18 per cent. In each 
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case the same distance is passed througb, and practically the same 
final velocities are reached, so that the comparisons are as fair as 
can be. | 

It is needless to point out that a lengthened period of acceleration 
really implies running for а greater length of time on the resistance 
notches, wbich is manifestly inefficient. 
| (To be continued. ) 


THE DESIGN OF CONTINUOUS CURRENT DYNAMOS. 
By Henry A. MavoB, Chairman of the Glasgow Local Section. 
(Paper read at Glasgow, November 11th, 1902.) 


FoLLowinG up the paper on this subject read by the present author 
at the International Engineering Congress, Glasgow, 1901, there are 
some points to which he proposes to give further elucidation. As 
in the case of the former paper, it is not proposed to enunciate any 
new theories, or to discuss the bases of dynamo design. The 
present investigation has to do rather with the application to prac- 
tical design of the results of the calculations and experiments of 
others. The generally accepted corstants and formulie may be by 
thie means subjected to such criticism as to lead to modification of 
generally accepted views, and therefore such an investigation is not 
without its uses. 

Referring back to the Congress paper, the author there suggested 
that the essential part of the dynamo is the region occupied by the 
armature conductors in the magnetic field, and suggested the name 
„Active Belt" for this region, which is bounded by the peripheral 
surface of the armature, the surface of the core at the bottom of 
the slots, and tbe ends of the core. He pointed out that an exami- 


nation of the dynamo in terms of the energy generated in this 


active beit shows that machines of widely varying size, output, and 
speed, give a remarkably constant value in watts generated per cubic 
centimetre of active belt at unit velocity in unit field. 

In an interesting paper read before the British Association in 
Belfast this year by Prof. Silvanus Thompson, the professor gives 
the results of calculations on a large number of machines considered 
from this point of view, and confirms the value given in the Con- 
gresa paper referred to. This value is often exceeded, but the state- 
ment originally made that 5 ergs per second per cubic centimetre at 
unit velocity in unit field may be counted upon as a safe load, is 
fully confirmed. The application of this method of study to 
machines of smaller sizes has shown that this value must be 
subjected to considerable modification, the reason being that in the 
smaller machines the losses in the armature are relatively more 


important than in the larger sizes. | 
On machines of 24 in. diameter and upwards it appears that the 


output may safely be given in watts per revolution, that is to say, 


that a given carcase will give an output directly, or nearly 
directly, proportional to the speed of rotation of the armature. 
In modern designs of large machines it is not difficult to determine 
this output, both with regard to the commutating conditions and to 
the temperature of the armature. 

The design of the smaller machines, for which the market is very 
rapidly increasing, is not less worthy of close attention, and it would 
appear, judging from the machines now on the market, that this 


ture rise. 


part of the subject has not yet received the attention which it 
deserves. A very interesting series of articles at present appearing 
in the journal Z'raction and, Transmission, by Mr. Henry M. Hobart, 
is dealing somewhat fully with this subject, and should be read by 
all interested in dynamo design. 

In this connection it is interesting to note, as a forecast of the 
probable development in this country, that in America the year's 
census of work, according to the American Electrical World, is 
9,182 continuous current machines of 428,601 H. P., giving an average 
of only 35 Kw. per machine for the year 1900. 

Confining, as before, our attention to the armature, the points 
requiring consideration in the design of the machine arise primarily 
from the commutating conditions, and from the limit of temperature 
rise imposed. The commutating conditions on small machines can 
fairly safely be dealt with on the lines indicated in the Congress 
psper, and it will be found that this part of the question is much 
more easily solved than the other. The temperature rise in the 
armature is taken to be due to the following expenditures of energy 
on the material of the armature:—(1) Hysteresis in the core; (2) 
eddy currents in the core; (3) hysteresis in the teeth; (4) eddy 
currents in the teeth; (5) eddy currents in the winding; (6) C'R 
losses in the windiug. These are all losses which may be 
expressed in watts, to be deducted from the effective watts of the 
machine. 

The subject of hysteresis and eddy currents has been discussed 
witb great fulness in various treatises on magnetism and on dynamo 
design, aud it is not proposed here to enter into any discussion on 
these subjects, but to assume relations between those losses and the 
induction, periodicity, and weight. It is quite certain that the 
constants deduced from the study of these phenomena in the past 
must be subjected to some considerable modification, and the story 
is not yet told of all that takes place in a piece of iron under 
changing magnetisation, and in a copper conductor in a changing 
magnetic field, but the constants now in general use have proved 
sufficiently near the truth to warrant their being used for our pre- 
sent purpose, and we may therefore follow to a logical conclusion 
the assumptions involved in those constants, reserving to ourselves 
the right to retrace our steps and amend our constante when they 
prove inconsistent with the results of experience. We are just as 
much warranted in doing this as we are in accepting the tests of 
tensile strength of steel and cast-iron, and to all appearance the 
electrical data are even more reliable than the physical data to 
which we have referred. 

It is customary to treat hysteresis and eddy currents in the core 
and the hysteresis in the teeth as being proportional to the 
periodicity, or the rate of change of magnetisation in that core, that 
is to say, to the speed, Eddy currents in the teeth are usually 
taken to be proportional to the square of the speed. The eddy 
currents in the winding are assumed to be negligible in machines in 
which the winding is embedded in slots and tunnels, and to be also 
of comparatively small importance on smooth cored machines where 
the conductors are well laminated. 

These losses appear as heat, producing a rise of temperature in 
the armature. The cooling effect of the circulating air round the 
moving armature tends to dissipate the heat, and a point is found 
when the heat production in the armature is balanced by the radia- 
tion from it, and the temperature becomes approximately constant. 
It is customary to specify this constant temperature at something 
between ,70° and 90° F. above the temperature of the surround- 
ing air. 

‘On small machines this is an exceedingly uncertain standard, 
because it is difficult to ascertain what is the temperature of the 
armature. It is difficult even to ascertain what is the temperature 
of the surrounding air. There is a further difficulty that a very 
insignificant variation in the condition or distribution of the 
material in a small machine very materially modifies the tempera- 
As, however, no more satisfactory standard of comparison 
has been generally adopted, we shall also assume, for the purpose 
of the argument, that it is practicable to forecast the temperature 
rise of the machine, and to measure it when it occurs. For prac- 
tical purposes, speaking generally, there is no very great difficulty 
in doing so. The exceptions which frequently arise are usually due 
to ascertainable abnormalities. 

Assuming for the present that the proper constants have been 
ascertuined for determining each of the losses, we may symbolise 
them by— 

А, n = Hysteresis and eddies in the core in watts. 
Aj n = Hysteresis in the teeth in watts. 


— 


Anı 2? = Eddies in the teeth in watts. 


— 


Aun = Watts lost in the winding. 


The radiation of heat from the armature is taken as proportional 


to the square root of the speed. 
The constants are determined for any given rise of temperature 
by experiment. The expression for the total lost watts radiated by 


the armature takes the form a, v n, and the copper loss is ascer- 
tained by deducting the iron losses from the value a, v n. Thus 


A, Vin — 41 ½ — Au o Ap 9 m Age 


That the text of the paper be not unduly defaced by formulw, 


they are relegated to an appendix, which gives constants and for- 
mul (1) For the determination of core and tooth losses. (2) 
Radiation from the surface of the core. (3) The watts cenerated 
by the machine, its output and efficiency. 

The total watts generated in the winding of a dynamo, or 
absorbed in the winding of a motor armatare, are directly pro- 
portional to the square root of the watts lost in the winding, the 
square root of total cross sectional area of the copper, the volume of 
the core, the induction in the air space, and to the ratc of revolution 
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and inversely proportional to the square root of the length of each 
turn of the winding. 'Thua— 
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This formula for total watts symbolises the fact that the total 
output of the armature varies as the square root of the loss in the 
winding and directly a8 the speed. Now, if the Joss in the wiading 
be relatively small, the output will, for practical purposes, vary 
directly with the speed. This is the case ia large machines. Ia 
small armatures, on the other hand, the winding loss is relatively 
large, and it is worth while to look for the conditions which give 
maximum output. 
This can with a little labour be done for any machine by a 
simple graphic method. 
Plotting the valves of v n, n and л>, multiplied by the relative 
constante, to scale we get a diagram for апу armature giving the 


value of Aun (fig. B). Again plotting values of w and л we get a 
diagram of the form shown in fig. A. 


TOTAL WATTS 


The form of this curve is interesting. It shows that there is for 
every machine a maximum possible output for a given rise of tem- 
perature, and that tbis maximum is at a definite speed of rotation. 
'The position of this curve and of its maximum may be varied by 
several means. 

For low speed, the total watts and the efficiency are greater with 
a deep slot and high inductions. 

For high speed, the total watts and the efficiency are greater with 
a sballow slot and low inductions. 

The ratio between the iron and the copper can be adjusted to 
suit the conditions of work to which the motor is likely to be sub- 
jected. If, for example, it bas to be run constantly with a varying 
load on outside supply paid for by meter, it is evident that the 
iron losses should be kept low and the copper losses higb, whereas 
if the machine is to run at fall load, 1t should be designed to give 
the output under the most favourable conditions of combined iron 
and copper losses. Attention to this point results in a very con- 
sidernble saving in cost of working. 


(To be continued. ) 
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WIRELESS TELEGRAPHY IN FRANCE. 


By E. GUARINI. 


Ix 1890 Mr. Edward Branly, Professor at the Catholic Institute of 
Paris, discovered a special instance of a property previously men- 
tioned by Hughes and Calzecchi Onesti, viz., that an imperfect 
contact (the microphone in Hughes’ case, and metal filings in 
Calzecchi Onesti’s) becomes conductive when a sufficient difference 


Fia. 1. 


Fic. 2. 


of potential is applied to its terminals. Hugbes had rendered his 
microphone conductive by the production at s distance of extra 
currents; Calzecchi Onesti had rendered his filings conductive by 


introducing them into the secondary circuit of a Ruhmkorff coil. 
Branly discovered that a  radio-conductor (coherer) becomes 
conductive when a spark is produced at a distance, particularly 
when an oscillating spark is produced or Hertzian waves (which 
are, however, not indispensable, and, perhaps, not even the best for 
realising wireless telegraphy at a great distance). The forms of 
coherer employed by Mr. Branly are shown in figs. 1 and 2. 

Since the announcsment of Br. Marconi's first experiments, re- 
gearches aud experiments in wireless telegraphy have multiplied in 
France like branches of a tree growing from the same trunk. 
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In 1898 M. Ducretet made some experiments over Paris, between 
the Pantheon and the Eiffel Tower, a distance of 4 km. (it was 
observed that the Eiffel Tower station worked well as а receiving 
station, but did not act at all as a transmitting station), and also 
between the Pantheon and the Ducretet station in the Rue Claude- 
Bernard. 

The altitades of the two stations were very different, and the 
waves received followed the outline, according to M. Ducretet, of 
the Pantheon. In April, 1899, Ducretet made fresh experiments 
between the Sacré-Cœur, the Pantheon and the church in the Rue 
Tolbiac (Paris), a distance of 7 km. On April 19th, 1899, some 
experimenta were made over the fortress of Bicétre, between 
Villejuif (outeide Paris) and the station in the Rue Claude-Bernard, 
a distance of 54 km. | 

All these experiments of M. Ducretet's, although they were 
carried out with very powerful apparatus and comparatively high 
antennz, were considered, especially at the time they were per- 
formed, of very great importance, since they were made on land 
and in a city such a3 Paris. 

In September, 1899, the naval lieutenant M. Tissot made, with 
the Ducretet apparatus of the 1899 type, some experimenta between 
the lighthouse at Trézien (a point in Corsica) and the lighthouse at 
Stiff (Ushant) at a distance of 32 km., and afterwards between the 
lighthouse at Stiff and that on the island of Vierge, at a distance 
of 42 km. 

M. Ducretet used, in the course of his experiments, many different 
kinds of apparatus, which, for the most part, he patented in his own 
name, or jointly with M. Popoff. One of the first types of receiver 
is that shown in fig. 3, in which a condenser is introduced into 
the connection to earth. The transmitter is of a similar type; it 
also has а condenser introduced into the connection to earth. 
Ducretet used the arrangement shown in fig. 4, which is an arrange- 
ment with a coherer having two chambers of filings. 


Fic. 6. 


Fic. 7. 


The arrangement shown in fig. 5, consisting of transformers 
with coherer having one or two chambers, was patented and 
experimented проп by Duoretet, but the writer doubts very 
much whether he obtained much success from them, and his opinion 
would seem to be confirmed by the fact that M. Ducretet appears to 
have subsequently abandoned them. 

Lately M. Ducretet seems to have kept to а telephone 
arrangement (fig. 6) which he patented in January, 1900, jointly 
with M. Popoff. A variation of it consists in introducing the tele- 
phone into the secondary of an induction coil. Those arrangements 
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were described by the writer in his Belgian patent of June 24th. 
1899, and reproduced in one of his pamphlets, which was sent to 


Fic. 9. 


Popoff and Ducretet, and acknowledged by the latter in his letter 
dated July 28th, 1899. . The types of ordinary coherers used by 
Ducretet are shown in figs. 7 and 8. 

M. Ducretet has also constructed a coherer capable of being 
regenerated and regulated (fig. 9) of the Blondel type, with a reserve 
chamber of filings, and recently (see notice September— October, 
1901), he has adopted the antenna shown in fig. 10, which he calls his 
own, but which is the same as the one used in the writer's Brussels 
— Mechlin — Antwerp experimenta (December, 1900, to March, 
1901), described by the journals of the time, and in several reviews, 
particularly the ELTCrRICAL Review (May 24th, June 7th and 28th, 
July 12th, 1901). M. Dacretet found the employment of this antenna 
very advantageous, which confirms the writer's opinion of it. 

M. Octave Rochefort has also interested himself for some time 
past in wireless telegraphy. He confines himself to the ordinary 


Fia. 10. 


type of apparatus, z.c., with oscillator and coherer connected on 
one side with the earth and on the other with the antenna. How- 
ever, esch part has been studied with special attention and with 
every care, with a view to solidity, and above all, duration. 

The Rochefort transmitter (fig. 11) is characterised by the em- 
ployment of the Rochefort rotary interrupter and more especially 
ofthe Rochefort unipolar transformer, in which the whole of the 
pressure is on the side of the pole connected with the antenna. This 
transformer can be connected to earth (on the side on which the 
pressure is zero) without the spark losing, either in length or power. 

At tbe receiving end (fig. 12), M. Rochefort uses his special 
coherer (which is often constituted of magnetic filings and the 
sensitiveness of which is regulated by & magnet), the automatic 
Morse of the French Government type, andaresistance in the circuit 
of the coherer to regulate the sensitiveness of the relay. The relay 
used by M. Rochefort, which has been particularly, successful in 
the various stations with which he has fitted-up the vessels of the 
French navy, is the Claude relay, with movable dial, constructed 
by the Société Industrielle des Téléphones, Paris (fig. 13). 

At present there are 24 complete Rochefort stations at the dis- 
posal of the French navy, amongst which we will mention those in- 
stalled on the following ships: — The Bouvet, the Latouche- Tre ville, 
the Pothuau, the Du Chayla, the Charles-Martel, the St. Louis, the 
Cassard, the @’Entrecasteaur, the Formidable, the d'Assas, and lastly, 
the Massima, which, under the direction of the lieutenant of the 
Jéhenne, succeeded in communicating to the greatest distances (more 
than 125 km.). | 

M. Rochefort has also installed a station for submarine defence, 
and a station at each of the semaphores at Usbant, St. Mathieu and 
Parc-au-Duc ; two stations between the castles of Seebarn and 
Kreizenstein in regular use and utilised for the experiments of the 
Commissions of the Austrian Army and Navy; two stations for 
military telegraphy, used for Captain Ferrié’s long-distance 
experiments, and stations for the Spanish trans-Atlantic Company, 
and the Argentine Republic, in the Congo (Magne Mission). : 

The writer has several times had occasion to experiment with the 
Rochefort apparatus, and on each oecasion has been compelled to 
admire their stability and reliability. Before leaving this subject, 
one of the most interesting among the discoveries made by iM. Roche- 
fort may be mentioned. He stafed recently before the Académie 
des Sciences.that any coherer could be made auto-decohering by 


causing a current ef some milli-amperes to pass through it. The 


Fic. 13. 


have tried this experiment with a Rochefort coherer introduced into 
the circuit of a battery and a milli-ampere meter. When the coherer 
had been once influenced he sent into it a current of n milli- 
amperes (the number depends on the resistance introduced into the 
circuit and, to a certain extent, on the intensity of the wave and 
the difference of potential applied to the terminals of the coherer). 
Under the influence of the succeeding waves, the needle oscillates 
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between values greater or less than л, returning to n or about n, as 
soon as the waves have ceased. This statement of M. Rochefort’s is 
of very great importance, especially in the case of telephonic 
receivers, since the coherer constituted of filings has always 
seemed, whatever may be said, more sensitive than the carbon or 
even the metal-carbon coherer. 


(To be continued.) 


A STUDY OF ELECTRICAL DEVELOPMENTS. 
By VALENTINE RYAN. 


(Concluded from page 849.) 


ARMATURE shops differ in many respects from all other 
electrical workshops, Machine tools and big castings, or 
even benches, occupy room in the othershops. In the arma- 
ture shops the tools are conspicuous by their absence. It is 
surprising to count the number of hands in a machine shop, 
and compare them with the number in the smaller armature 
shop close by. At present armature winders are envied by 
the other mechanics. They are better paid, while their work 
requires far less skill and care. This is plainly proved by 
the short time armature winders spend at the work before 
they are paid standard wages. Besides, an armature 
winder’s equipment consists of simply :— 

1. A wedge. 4. A soldering iron. 
2. A mallet. 5. A small chisel. 
3. A pair of scissors. 6. A pair of pliers. 


The first three belong to the armature proper, the last three 
more to the commutator. There are also some appliances to 
which he has access, but they are small indeed compared 
to those which a fitter or brass finisher is required to mani- 
pulate. At the same time it must be admitted that the 
armature winder turns his fingers to far more account than 
any mechanic does.. In this respect he resembles more 
those engaged in textile trades. Even admitting this, an 
excessive amount of manual labour is entailed in armature 
work. At present, taking all the essential points into con- 
sideration, and looking back over the various stages of 
the developments which this work has successively gone 
through, one must admit that this is what should be 
expected. Yet the time is approaching when a radical 
change must come about. At present matters are un- 
settled. But all wire is made to standard sizes, and it 
has been found in practice seldom if ever necessary to depart 
from these standards, though they are used in a sense that it 
was not possible to foresee when they were established. Again, 
the insulation on the wires has been standardised without 
any difficulty. In the armatures themselves the dimensions 
of the slots do not admit of much variation. It is 
not convenient to work with one less than } in. wide, while 
there are well-founded objections to using one wider. The 
number of coils on the armature are controlled by many con- 
ditions. The weight of copper on it is a function of the 
output required, as the volume of a cylinder is in a steam 
engine. Again, wire owes its existence to being pulled 
through a series of dies in a wire-drawing mill. Metal rods 
about j-in. diameter are obtained from the rolling mills, 
and gradually drawn ont to the required diameter, so that 
wire is more dependent upon machinery than the same 
material would be if it were used in any other form. This 
renders the wire decidedly more uniform in its structure 
and shape than it could otherwise be obtained. 

Again, a former-wound coil consists of a length of wire 
arranged in a desired shape. To wind it requires a certain 
series of movements, each at a certain fixed position and 
time. The shape of each turn is controlled by the former, 
and slightly changed by the turns that preceded it. A coil 
might be wound by an experienced man, as well in the 
dark as in the day-light. These points are mentioned to 
emphasise the fact that the winding of such a coil is a repe- 
tition of a cycle of movements. An automatic screw machine 
performs a more complicated cycle with complete success. 

Thus approaching the matter in an abstract manner, all 
appears feasible. · The winding of armature coils might 
thus be argued to necessitate little that could not be accom- 


plished by a suitable machine; or more than this, it is an 
operstion that seems peculiarly adapted to being carried 
out by such. There are objections to handling cotton- 
covered wire by any mechanical contrivance, and this fact has 
so far disarmed all ingenuity. But cotton-covered wire is 
by no means the moet fragile material handled effectively 
by machinery. Even at present there are admittedly only 
small differences in the designs of former-wound armatures, 
These differences are mere details suggested by each 
designer's experience. They are not important enough to 
form any obstacle against all firms working to universal 
standards, if there were any material advantage in doing во. 
In the cycle trade a few strong firms took the lead and 
established sets of standards for their accessories. The 
manufacturers naturally stuck to these standards, and 
resolutely refused to alter them for their minor customers, 
From this practice it came about that the accessories 
were standardised once for all. Besides, as far as the 
armatures of continuous current motors are concerned, there 
are not likely to be many changes in the future. At present 
the cotton-covered wire enters the armature shop completely 
manufactured and ready for use; it is only another step 
forward to arrange for the coils to enter it already wound. It 
is interesting to outline a machine that may accomplish 
this. 

In considering the matter our thoughts must be disas- 
sociated from the clumsy blocks of wood at present in use. 
As the new former can be used for an immense amount of 
work, expense is no longer an obstacle. It is aleo au 
assumption that the shape of the coils will not change in 
time. Around the former at convenient places there can be 
arranged clamps worked automatically, to replace the butter- 
fly screws and wedges at present in use. They would be 
raised just before the wire was being laid, and fall down 
again when next theformer moved. There is no difficulty in 
arranging for this. All such clamps may be similar in design 
and working. There is ample room inside the former or 
underneath it for the necessary gear to work them. Where 
the wires cross over from one layer to another tape is laid 
between the wires. This tape also can be fixed on the former 
and fed out through a slot at the place required. Thus 


really half of the proposed mechanism is a part of the block 


itself. 

In devising machine tools it is a generally accepted prin- 
ciple to make either the work or the tools occupy relatively 
fixed positions. In this case it may be found expedient to make 
neither so. Suppose the former to revolve in a horizontal 
plane and the wire to be fed from overhead—one must not 
imagine the wire held temporarily in a vice or clamps 
Rather suppose a dead strain kept constantly on the wire 
as it passes over a number of revolving guides. The clamps 


mentioned above must be relied upon to prevent the wire 


from slackening. At present it is pulled, and therefore 
it cannot be prevented from slackening back. When 
this is prevented the strain required will be slight indeed. 
It is obvious that when this is accomplished the wire 
will retain the desired fixed position and so greatly facilitate 
the winding. If the matter were developed no further, 
and such clgmps were devised to be used in conjunction 


"with the existing formers, it would be a marked improve- 


ment on the method now in use. 

To commence with, suppose the former turned into a certain 
position and the end of the wire attached to it. Then the 
machine will be set in motion and no further assistance will be 
required until the coil is completed, when the machine will 
automatically stop ; a few clips are then fixed on the coil to 
keep it together, after which it is taken off, and the machine ts 
ready to repeat the process. 

Space does not permit of tbe outline of such а machine 
being traced any further. To textile or printing machinery 
one should look for enlightenment and guidance. In the 
near future the electric motor will play a great and universal 
part ; then the want of such a machine will become more 
evident, for the cost of the armature is roughly 30 per cent. 
of that of the complete machine. 

Nwitchboards form the vital part of central station equip- 
mente. On the necessary switch-gear much ingenuity bas 
been expended, but the drilling of the slate on which it 18 
usually mounted has received little attention. This is by no 
means such easy work as it is generally assumed to be. It calle 
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separators. This would remove a big proportion of the dust. 
The pipe then might exhaust into the atmosphere. When 
this would be liable to cause a nuisance, it would be found 
expedient to bring the dust into contact with a spray of 
water. A circulating pump would then be required; this 
might be combíned with the fan in a common casing, and 
driven off the drilling machine countershaft, when used with 
a single machine. But it is most improbable that 
the volume of slate dust would ever be great enough to 
require special treatment of this kind. The one difficulty 
in the way is arranging a flexible end to the pipe, that 
would permit of its being used near the hole while it is 
being drilled. A rubber pipe having a metal opening, 
protected with rubber, may be resorted to for this purpose. 

Manufacturers may rest assured that the slate drillers 
would eagerly turn such an arrangement to the best account 
possible; now and then, blowing away the slate dust is 
unavoidable with the method now in use. This leads to the 
driller’s lungs being eventually to some extent coated with 
slate dust, which is neither wholesome nor pleasant. 

Mr. E. K. Scott, in a paper read on December 5th, 1895, 
before the Northern Society of Electrical Engineers, on the 
“Methods of Suppressing Arcs in Switches and Fuses,” 
gives a concise review of most of the devices used for this 
purpose, "These differ in many respects, owing to the variety 
of cireumstances under which they are intended to work. 
However, all such arrangements are designed to deal with a 
particular circuit only. There is one direction left, and to 
this one expectantly looks for the final solution of this vexed 


problem, In the case of isolated pieces of plant, some of 


the existing arrangements may be found adapted to all cir- 
itchboards these 


cumstances. But for central station swi 

contrivances, each one for some peculiar reason, cannot be 
employed. The generally prevailing reasons are that the 
number of circuits is too great, or the failure of such 
appliances is attended by too serious consequences. What 
is required may be defined as:—A single contrivance, that 
while forming no part of any particular circuit, could be 
conveniently and safely used to combine all sparking that 
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i ped icd ps а the part of the driller than repetition work would 1 i b rontine Mira: of the switchboard in. 
8 requires. | | some well-defined position where its injuri 
: d To begin with, it is imperative that the drill should be be well under nes The шш and * 
E tempered dead hard and have a very blunt angle on the an arrangement would not be an impediment, as there would. 
CM cutting edge. Even then the drill needs frequent grinding, be only one used in connection with each board. | 
a so there must be ample surface, otherwise the drill For these reasons the difficulties might be dealt with in & 
uu would soon be smaller than the size of the hole required. less restricted manner. It is not so much the good such an. 
Tam Тоо often the driller has neither the ability, time, nor arrangement would do, as the harm it would prevent. Above 
05 appliances for making new ones. The uniform appearance all, it must be free from all liability to cause anxiety at any 
BS of the slate tends to deceive rather than to guide him. period of its existence. These conditions are in no way 
m When drilling castings the opposite is the case. Again, the fulfilled by many of the existing arrangements. Some of 
ge driller is only given a small centre to work to. After the them depend upon mechanical contrivances to break the 
М Ж drill has been at work for а moment all the marks dis- arc. No matter with what precision these act, when a bad 
DES appear in the slate dust that gathers round the spot. After arc does form, they are liable to add fuel to the fire. 
AS ү this he has no ready means of verifying whether he is Magnetic blow-out devices consume energy, for the mag- 
IA drilling the hole in the exact position required or not. netising coil must be kept constantly in the circuit, as it 
e Most cutting tools act like wedges; the edge just takes an appreciable time to build up the magnetic field; 
. b ts effects a separation in the material, the surface of the tool but with only a single arrangement for a switchboard as 
1ле: following up closely, seconds its efforts, relieving the edge to à proposed, this disadvantage disappears. These are also not 
a pe great extent. In the case of slate it cracks and powders. applicable to alternating-current switchboards, yet when only 
M instantly, leaving the edge, and the edge alone, to do all the опе is installed, the continuous current required can be 
e qe work. Then if, by any means, tbe slate dust could be obtained in practically all cases. 
rad i removed it would leave the edge freer to do its work. It In the near future, when electrical plant will, so to say, 
WS would obviate the drill spending a good proportion of the be manufactured “ in bulk,” such matters as those dealt with 
time grinding and regrinding the slate. It would diminish will call for more attention. 
be * the . taken in drilling slate, and there is ample time to 
dec be псеа. 
{ x In wood-working shops an exhaust system is often used 
зі by which 1 shavings and sawdust falling from the machines 
ul are carried away. А system of main piping .is fed by the | 
Gt | exhaust, pipe attached и each 5 furnished wich a NEW PATENTS. 1902. 
E . large fan, which draws all the waste products into the pipe, 
rl and conveys the contents into a chute, which, in its turn, | o | 
ra dbomalicaly carries them along to the boiler house, where erbringen ler Melee. ву WC ead at Liverpool to men 
RE they are consumed. ' : inquiries should be addressed. КЬ ' 
T3 A modification of this method might be applied with 
ne advantage to get rid of the slate dust, In this case the —— — MT 
П, waste products are much heavier, so the shorter the length mission of eleotrical energy.” MD Jonson and кош оош. 
T 840 of piping the better. , М. o “Improvements in and connected with telephone party line system 
eleme The slate dust and the аг could be separated by bringing on telephone exchanges working on centra] battery system." Н. OrrEN- 
E them into contact with a spiral similar to that used in steam 24808. 555 5 VVV 
ö 10th. (Complete.) | n occides 
A. Exstrom. November 


24,687. "Improvements in telephone systems." 


10th. (Complete.) 
24,6043. “Improvements relating to the detection of faults in the conductors 


of electric traction systems," S. Z. DE FERRANTI. November 10th. 

24.644. ‘Improvements in or connected with the field magnets of dynamo- 
electric machines." J. W. BvnLEIGH. November 10th. 

24,687. “Electric tram dry seating." T. RICHARDSON. November 11th. 

94,705. ‘Improvements in contact clamps for eléetric conductors." E. A. 
CAnoLAN. (The General Electric Co., United States.) November llth. 

24,706. ‘Improvements in fire indicating wires." E. A. CanoLAN, (The 
Genera] Electric Co., United States.) November 11th. 

24,707. "Improvements in electric arc lamp bangers." 
(The General Electrice Co., United States.) November 11th. 

24,708. ‘Improvements in lightning arresters. “ E. A. CAROLAN. 
General Electric Co., United States.) November 11th. 

24,709. , “Improvements in electrio cut-outs.” E. A. Сакогах. (The General 


Electric Co., United States.) November 11th. | 
94,7110. "Improvements in electrical measuring instruments," E. A. 


E. A. CAROLAN., 


(The- 


"CAROLAN, (The General Electric Co., United States.) November Ith. 


24,71]. “Improvements in. magnet coil spools.” E. A. CanRoLAN, (The 


General Electric Co., United States.) November llth, 

24,712. “Improvements in alternating current electric motors, also applic- 
able to meters of the induction type." E. A. CAROLAN. (The General Electric 
Co., United States.) November lith. 

24,7189. ‘Improvements in electric switch control mechanisms.“ 
CAROLAN. (The General Electric Co., United States.) November llth. 
21,715. “Improvements in systems of electrical distribution." E. A. CAROLAN, 

(The General Electric Co., United States.) November llth. 

24,749. “Improvements in or connected with electric railways,” W. N. 
SrEwART and H. E. Dick. November llth. (Complete.) 

24,755. “Improvements in or connected with electric cables." W. C. Jonx- 
son and J. W. Bass. November lith. 

24,756. A new or improved covering or insulating material for eleetric 
cables." W.C. Jonxson and S. Paterson. November 11th. 

24,770. Apparatus for electrical control of motors.” G. B. Hitt. (Date 
applied for under Patents Act, 1901, March 25th, 1902, being date of application 
in the United States.) November lith. (Complete.) 
|:94,772. "Improvements in electrical transformers.“ A. F. BERRY and THE. 
BRITISH ELECTRIC TRANSFORMER MANUFACTURING Co., LTD. November llth, 

24,777. Improved means for protecting the third rail in electric railwayg.'" 
H. BROOKS. November llth. (Complete.) 

24,802. “Improved system and appliances for operating signals by electric 
tramcars and the like vebicles.” S. HiwpLEvy. November 12th. 

24, 820. Improvements in disconnecting and junction boxes for under- 
ound electric cables, and manhole covers and frames for same.” A. BOWDEN. 


November 12th. 
24857. An improved method of producing induction currents.“ R. GnissoN. 


November 12th. 
24,°68. ‘Improvements in and relating to the construction of radiators.’ 


C. J. Mrz VET. November 12th. 
24,859. ‘‘Improvementi in or relating to are lamps." Т. L. CARBONE. 


November 12th, 
24,865. “Improvements in or relating to insulating substances for cables, 
wires, and other electrical devices." W. W. PILKINGTON and W. R. ORMANDY. 


November 12th. 
24,915. "Improvements in ceiling roses, cut-outs and the like." J. W. 


SUTCLIFFE, November 18th. 


E. A. 


* 
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21,913. “Improvements relating to switches for starting electric motors.” 
J. 8. HtogrigLD. November 18th. 


24,902. “Improvements in signals, typewriters, calculating machines, tele- 
араат instruments and the like, and means for operating the same." J. P. L 
NLEVY. November 18th. | 
W 24,936. “Improvements in or applicable to pendant inasndescent electric 
lamps." W. R. LAIDLAw and G. H. S8cHoLks, November 14th. 
24,990. “Improvements in electrical switches.” P. R.J. WiLLIs. (N. Britz 
and E. C. Goodrich, United States.) November 14th. 


du “ Improvements in electric accumulators.” E. H. HILL. November 


25,023. “Improvements in controller tor electric motors." G. A. E. KoHLER. 
November 14th. (Complete.) 


25,034. “Improvements in and relating to primary and secondary electric 
batteries.“ M. C. GREENHILL and S. E. Hammond. November 15th. 

25085. “А new and improved method of electrically lighting street poles and 
other like standards." K. Quaxey and W. C. Kigwax. November 15th. 

25,149 “Improvements in and relating to apparatus for distributing and 
measuring alternating currents." А. F. BERRY. November 16th. 

25,151. Improvements in electrical synohronism and phase indicators.“ Tus 
British TBoMsoN-HovsTON Co., Lro., and, К. C. Стлккев. November 15th. 


PATENTS EXPIRING. 


WE are informed by Messrs. W. P. THompsonx & Co. that, in the year 1839, 428 
complete specifications were filed, relating to electricity. Of these that bear 
dates from April to December (inclusive) only £3 were maintained to run their 
full term, and, being of considerable interest, we give details of most of them 
below :— 


6.502. ‘Improvements relating to the generation and distribution of electric 
currents, end to apparatus therefor." H. H. Lake. (N. Tesla.) Dated May 
Ist, 1888. Transformers, distributing. | 


6,061. ‘Improvements in automatic electric batteries." G. A. Nussbaum. 
Dated May 10th, 1888. Induction coils.—Helates to coin-freed apparatus for 
giving electric shocks. 


7.848. “Improvements in or relating to indicators for alternating electric 
currents.“ W. P. Thompson. (G. Westinghouse.) Dated May 29th, 1888. 
Current meters. | 


7,849. “Improvements in or relating to apparatus for detecting and locating 
faults in alternate current electric circuits," W. P. Thompson. (G. Westing- 
house.) Dated May 29th, 1888. & 


7,850. "Improvements іп or relating to alternate current electric distribu- 
tion." W. P. Thompson. (G. Westinghouse.) Dated May 29th, 1858. 


7,951. ‘Improvements in switcbes for electric circuits." W. P. Thompson. 
(G. Westinghouse.) Dated May 29th, 18Е8. Switches; cut-outs. Relates to 
switches for use with dynamos giving high potential. 


7,52. ‘Improvements in or relating to central station apparatus for system 
of electric distribution by alternate currents.” W.P. Thompson. (G. Westing- 
house.) Dated May 29th, 1888. 2 


9,636. ‘Improvements in and relating to electrical apparatus for forging, 
welding, and soldering metals, and to the manufacture of rings, links and the 
like.” H. H. Lake. (E. Thomson.) Dated July 3rd, 1888. Relates to dynamos 
for use in working metals by electricity. 


10,437, “ Improvements in printing telegraphs.” J. E. Wright and J. Moore. 
Dated July 18th, 1888. 


10,524. ‘Improvements in «lectric railways.” B. J. B. Mills. (Bentley- 
Knight Electric Railway Co.) Dated July 20th, 1888. Relates to switches for 
electric locomotives. 


10,730. ‘‘ Ttmprovements in electric firing gear for guns." A. Noble. Dated 
July 21th, 1888. Relates to switches for ordnance. 


11,065. "Improvements in and relating to apparatus for supplying variable 
amounts of electricity to and thus regulating the brilliancy of electric lamps. 
W. P. Thompson. (G. Westinghouse.) Dated July 818, 1888. Relates to an 
apparatus for varying the current supplied to electric lamps, and thus regulat- 
ing their brilliancy. 


11,705. “Improvements in apparatus for measuring electric currents and 
recording the amount of electric energy consumed in a given circuit.“ W. P. 
Thompson. (Westinghouse Electric Co.) Dated August 140), 1888. Quantity 
meters: relates to meters for alternating currents. 


11.897. "Improvements in or relating to apparatus for indicating the 
strength of current upon an electric circuit." О. B. Shallenberger. (Date 
claimed under Sec. 103 of Patents, &c., Act, A.D. 1883.) Dated January 21st, 
1888 


13,6021. Improvements in electric meters." В. Z. de Ferranti. Dated 
Beptember 20th, 1£88. Relates to electromotor quantity meters for alternating 
currents. 


13.622. Improvements relating to meters for the measurement of alter- 
nating currents of electricity." 8. Z. de Ferranti. Dated September 20th, 
1848. Transformers combined with meters. Relates to quantity meters for 
use with alternating currents, and consists in combining therewith & com- 
pound-wound transformer. 


14,962. “Process and apparatus for producing phosphorus.” J. B. Read- 
man. Dated October )8th, 1888. Electric furnaces. Relates tos method of and 
apparatus for preparing phosphorus in which the heat is generated within 
phe containing vessel instead of being applied to the outside. 


18,085. “Electrostatic apparatus for measuring potentials." Sir W. Thom- 
воп. Dated December 11th, 1E88. 


18.035 4. An improved ampere gauge and connections.” Sir W. Thomson. 
Dated December lth, 1888. Couplings; switches. Relates to an inspectional 
ammeter suitable for use with either continuous or alteroating currents. 


19,525. “Improvements in alternate current motors," E, Wi'son. Dated 
December 18th, 1859. 


526. "Improvements in submarine telegraphic cables." J.C. L. Loeffier. 
DM шс: 18th, 1888. Relates to a submarine telegraph cable having 
metal ferrules or prisms threaded over a bemp or jute-covere3 core. India- 
rubber or other elastic rings may be placed ia the faucets between the 
ferrules. The ferrules are covered with a layer of hemp or jute, over which a 
wire or hoop sheathing is placed. Ал externa! coating of hemp or jute may be 
employed. 


18,718. ‘Improvements in tubular posts for te'czrashic and other purposes. 
C. E. J. May. Dated December 21st, 1888. 


1. “Method of and mesas for regulating electric cucrents, dynam) 
machines and electro-motors." W. F. Lahmeyer. Dated December 22nd, 


1898. 


PUBLISHED SPECIFICATIONS, 1900. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 822, High Holborn, W. C., an i at Liverpool, price, post free, 9d. 
(in stampe). | 


23,857. “Improvements in the manufacture of braided cords о 
for electric lighting and like purposes." C. Schürmann. Dated Don 

st, | | 

23,869. “Improvements in regulation of dynamo-electric machines," British 
Thomson-Houston Co. (Communicated.) Dated December 21st, 1900. 

28,8991. “Improvements in eleotrically-operated switches for controlling 
circuits at remote points from central stations." British Thomson-Houston Co. 
(Communicated.) Dated December 21st, 1900. 

28,898. “Improvements in preventing fluctuations in ro motors." British 
Thomson-Houston Co. (Communiosted.) Dated Decan bor Miet 1900. 

23,804. ‘‘Improvements in electric brake systems.” British Thomson- 
Houston Co. (Communicated. Dated December 21st, 1900. 

29,895. Improvements in electrical apparatus for transmitting motion to a 


distant point.” British Thomson-Houston Co. (Communicatei.) D 
December 21st, 1900. | | l ке 


23,896. *‹ Improvements in rotary transforming apparatus." British Thom. 
son-Houston Co. (Communicated.) Dated December 2186, 1900. 

29,897. Improvements in systems of electrical distribution." British Thom- 
son-Houston Co. (Communicated.) Dated December 21st, 1900. 

23,898. “Improvements in systems of electrical distribution.” British Thom- 
son-Houston Co. (Communicated.) Dated December 21st, 1900. 


28,417. ‘*Improvements in or relating to galvanometers.” A. Blondel. (Date 


applied for under Sec. 108 of Patents, &0., Act, 1883, June 6th.) Dated Decem- 
ber 21st, 1900. 


93,432. “Improvements in electric bel's." W. R. Lambert and Veritys, Ltd, 
Dated December 21st, 1900. 


28,448. ‘‘ Improvements in telephone switchboard cords.” A. Whalley. Dated 
December 22nd, 1900. 


24,455. ‘*Improvement in or relating to electrical spring aed standards.” 
E. J. B. Lowdon and G. Balfour. Dated December 22nd, 1900. 

.29,4€0. “Improvements in apparatus for the starting of internal combus- 
tion engines also adapted to the continuous шош of sach engines." J. Eà- 
mondson and J. W. Dawson. Dated December 22nd, 1900. 


29,461. New method of impregnation and isolation of protecting pipes, 
tubes, or other cylinders to lay underground cables, electric cables and the 
like." G, A. Wayss and C. Freytag. Dated December 22nd, 1900. 


23,482. ** Monlding machine for the manufacture of conduite for electric 
conductors." G. A. Wayss and G. Freytag. Dated December 22nd, 1900, 


23,487. Electro- mechanical emergency brake for tramcars driven by 
electricity." E. von Planta. (Date applied for under Sec. 103 of Patents, &c., 
Act, 1883, June 23rd.) Dated December 22nd, 1900. i 


23,90. “Improvements in or relating to electrical switches.” F. H. Headley. 
Dated December 22nd, 1900. 


29491. ‘Improvements in means for extinguishing arcs formed on the 
breakage of electric circuits." T. H. Minshall. Dated December 22nd, 1900. 


23,492. “Improvements in and relating to methods for testing electric 
circuits." 'T. H. Minshall. Dated December 22nd, 1900. 


22,593. “Improvements in electric block signalling and in supplying electric 
current to trains in connection therewith.” B. Cruvellier. Dated December 
22n4, 1900, 

33,549. “Improvements in plates for secondary or storage cells.” W, E. 
Ayrton and A. W. Fithian. Dated December 24th, 1900. 


23,549. "Improvements in and relating to telephone transmitting apparatus. 
J. N. Maskelyne and A. Marr. Dated December 24th, 1900. 


„ „Third. rail insulator and support.“ W. Courtenay. Dated December 
th, 1900. 


93,586. “A fusible electric circuit breaker for fire alarum purposes" 
R. Pearson. Dated December 24th, 1600. 

93,592. “ A method of and apparatus for actuating devices on public electric 
supply or distribution system.” A. Wright and Reason Manufacturing Co. 
Dated December 21th, 1900. . 

23,593. “А method of and apparatus for actuating devices on public electric 
supply or distribution systems." A. Wright and Reason Manufacturing Со, 
Dated December 21th, 1900. 


93,610. ‘Improvements relating to signalling jacks for multiple telephone 
exchanges.” L. M. Ericsson. Dated December 21th, 1900. 


23,647. “Improvements in electrolytic deposition of metals" H.C. Harri- 
son and J. Day. Dated December 27th, 1900. 


10 eh "An improved electric bell" S. Kraus. Dated December 27th, 


23,095. '' Improvements іп or in connection with bearings.” B. H. Thwaite. 
Dated Deceiuber 28th 1900. 

23,700. “Improvements in electric couplings.” J. B. Langíord. Dated 
December 28th, 19090. ) 

28,779. “Improvements relating to secondary batteries.” Baron H. T. 
Arnoult. (Date applied for under Вес. 103 of Patents, &c., Act, 1883, June 
22nd.) Dated December 28th, 1900. 


93,748, “ Improvements in electric battery cells.” E. Tiquet. Dated 
December 28th, 1900. 


93,748. “Improvements in windings for use in alternating electric ашы 
systems.” E. Arnold, O. 8. Bragstad and J. L. La Cour. Dated December 
28th, 1900. 

98,749. “ Improvements in electric distribution." E. Arnold, O. B. Bragsted 
and J. L. La Cour. Dated December 28th, 1900. 


28,790. “Improvements in and relating to means for the avoidance of hunt 
ing of synchronous alternate current machinery running in parallel. . 
Leake. Dated December 29th, 1900. 

99,800. "Improvements in sparking plugs, chiefly designed for use г 5. 
igniting device for explosion engines." Н. Moriarty, Н. ©. Folger and E. B. 
Jacobson, Dated December 29th, 1900. 


93,82. ' Improvements in devices for indicating and measuring pulsatory OF 
varying magnetic fields.” G. Dietze. Dated December 31st, 1900. 


23,860. ‘Improvements іа electric distribution ssstems.” Е. M. пе 
(Date applied for under Sec. 103 of Patents, &c., Aot, 1883, July Bth.) Vs 
December 31st, 1900. | " 

29,877. "Improvements in and relating to insulators for electrical purposes. 
C. W. Atkinson. Dated December 81st, 1900. . : 

28,890. ‘Improvements in or relating to insulating and protective cose 
especially applicable to electric conductors," A. W. Peust and A. Apel. 
December 81st, 1900. . ive 

93,899. “An improved magnetic electric device for igniting explosiv 
mixtures.” F. Sturm. Dated December 31st, 1900. Tm 

93,95. „ Regulating device for electric motors.” Soc. D'Etudes 8 
Electriques de Paris. Date applied for under Seo. 103 of Patents, &0., 
1833, June 25th.) Dated December 81st, 1900. 


ione * An electrical glass furnace." A. Voelker. Dated December 3186 
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IN our observations upon an article in Cussier's Magazine 
upon electrical industries in the United States (ELECTRICAL 
Review, November 21st, 1902, page 882) we referred to 
the fact that in America depreciation frequently amounts to 
100 per cent. of the cost in a single year. 

The cause of this is no doubt due to the practice of some 
engineers to select their plant not so much with a view to a 
long life, as from the knowledge that in the present deve- 
loping condition of the science of electricity supply, the 
question of anligualion is of more consequence than 
durability. 

In the paper by Mr. Charles H. W. Biggs, read at the Society 
of Engineers on the 1st inst., the connection of the engineer 
with the question of depreciation formed the subject of the 
opening paragraph, and the author dealt with it only on the 
consideration of durability, omitting any reference to the 
theory of antiquation, which involves, perhaps, the most 
important element in the calculation. 

In the construction of electricity supply works engineers 
have not always had a free hand in selecting the plant, and 
this was especially the case in the early days of the industry, 
when the owners of patents of dynamo machines, engines, 
&c., practically controlled what should be employed. This 
system has frequently resulted in heavy loss, through 
the necessity of scrapping expensive plant, when it proved to 
be antiquated or unsuitable for the purpose for which it was 
installed. 

The practice of some engineers in selecting their plant 
with a view to economy of expenditure in order to meet 
the views of their clients, is, no doubt, an extravagant 
policy in the long run, and Mr. Biggs is right in de- 
nouncing those who “ work for the present, and not for the 
future.“ i 

The main object in designing an electricity supply under- 
taking should be to combine thorough efficiency, in the 
fullest sense of the word, with economy—having a due 
regard to the progressive character of the industry. 

It has been found in the case of ground landlords who 
have granted building leases for too short a period, that the 
speculative builder has acted upon the principle of the 
gentlemen referred to by Mr. Biggs who “split hairs about 
the strength of a cobweb," by constructing his houses to 
last according to the length of his lease, and not with a view 
to durability. The result may be profitable to the builder 
who does not trouble himself about futurity, but is very 
costly to the ultimate possessors of the property. 

Mr. Biggs adopts the theory of dividing municipal 
undertakings into productive and non-productive, but he 
would probably be nearer the truth if he distinguished them 
as municipal enterprise and municipal trading ; both are 


intended to be productive, but, in the one case, the return is 
D 
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in the shape of improved health and prosperity due to the 
increased attractiveness of the town, while, on the other, it 
is purely speculative, especially when providing for the 
demands of a mere section of the residents, for whose 
benefit the whole body of ratepayers have no right to be 
involved in risk. 

Mr. Biggs instances sewerage as a non-productive 
work, and asks whether anyone has ever suggested that, 
in addition to the upkeep and repayments of loan, a third 
charge upon the rates for “depreciation” should be made ? 
Certainly not; nor does it bear the slightest analogy toa 
trading business, such as electricity supply. 

The proper drainage of a town is absolutely essential as a 
sanitary matter, affecting every inhabitant, and the cost is 
properly divided among the whole population by means of 
rates levied for the purpose, the return to the ratepayer 
being in the saving of capital outlay and greater efficiency 
than was incurred under the primitive system of sewerage 
carried out by the individual householder. 

Upon the general principle of provision for depreciation 
as a charge upon municipal undertakings, we join issue with 
Mr. Biggs, and retort that his contention that no such fund 
is necessary, is economically unsound, and we refer Lim to 
the practice of the municipalities he thas mentioned, viz., 
Aberdeen, Bolton and Glasgow, as supporters of our view. 
In all these cases depreciation is provided for, so far as the 
exigencies of the trading will admit, in addition to repay- 
ment of capital and upkeep of the plant. 

Mr. Biggs asks: “Is the repayment of capital deprecia- 
tion? If not, what is it?“ 

We should have expected Mr. Biggs to know that the 
sinking fund is only applicable to the payment of the 
original cost of the plant, and cannot be applied either for 
upkeep or depreciation. How then can the repayment of 
capital cover wear and tear, depreciation and loss of value by 
antiquation ? 

The actual practice is for fresh borrowings to be made for 
renewal of plant, with the result that at the end of the term 
when the original capital has been paid off, a fresh capital 
represented by new loans'will exist and no asset remain in 
connection with the original expenditure. 

If the undertaking were to prove to be so profitabie that 
both maintenance and renewal were paid for out of revenue, 
there would, of course, be a valuable asset when the capital 


was repaid ; but this would be in the nature of a deprecia- 


tion fund, provided in the most satisfactory manner. 


In dealing with companies’ accounts, Mr. Biggs con- 


siders that if they place to reserve the amount for deprecia- 
tion, they will gradually accumulate funds equal to the 
original capital and come to thesame point as municipalities 
under the sinking fund scheme; but this is a fallacy, 
because, as we have shown, the repayment of the capital by 
the municipality would only repay original cost, while in 
the case of the company the reserve fund would provide for 
depreciation and antiquation. 

Mr. Biggs assumes the position of a municipality and that 
of a company as being the same for the purposes of his argu- 
ment, but he loses sight of the important and irreconcilable 
difference between the trading on borrowed capital, subject 
to 3 or 4 per cent. interest, and the payment of a dividend 
according to the results of the trading. 


We shall not follow Mr. Biggs into his theories of com- 
petition, which we cannot reconcile with his own arguments, 
for he says “in these things competition is absolutely 
impracticable,” and concludes by remarking that “the 
artificial restriction of competition may, and does, unduly 
penalise the present user." 


Bills and Provisions! 1 HE preliminary announcements of the 

Orders — Session 1908. promotions in the next session of Parlia- 
ment indicate the rapid development of the system of supply 
by long-distance transmission of electrical energy over large 
areas. It is also significant that much wider powers are 
being asked for under the present schemes than the mere 
supply in bulk to authorised undertakers, which constituted 
the scope of the Acts hitherto obtained. In the interest of 
the public no restrictions are justifiable which interfere with 
the supply of electricity for all purposes upon the most 
economical terms. | 

Among the Bills announced we may quote from two which 
embody the extended powers which the promotors desire to 
obtain. The Carmarthenshire Electric Power Co. ask for 
powers over an extensive area for the “production, storage, 
use, transmission, conveyance, measurement, distribution and 
supply of electric energy or of power, and for providing and 
working materials for that purpose, or for fitting-up and 
repairing such articles, matters and things as aforesaid, or to 
make changes therefor or otherwise carrying on the under- 
taking of the company." The Shropshire, Worcestershire 
and East Denbighshire Electric Power Co. ask to be able 
“to produce, generate, t:ansform, transmit, convey, store 


and use such energy, powcr, materials, products, matters and 


things, and /o supply und distribute the same to and within" 
the counties of Salop, Worcester, &c. 

In the Metropolitan area the London County Council 
announce for a second time their proposal to purchase all the 
electric undertakings within the County of London. The 
Wood Green Urban District Council revive the North Metro- 
politan scheme which came to grief two years ago through the 
successful opposition of the ratepayers, and we may expect 
a similar result to the present application, which provides 
for agreements with local authorities for bulk supplies, and 
“ To empower the Council and the Local Authority of any 
district adjacent to the district of the Council to enter into 
agreements for the supply of electrical energy in bulk, and 
to empower the Urban District Councils of Hornsey. 
Tottenham and Edmonton, to supply energy in bulk to the 
Council.“ It is rather a curious procedure for Wood Green 
to ask Parliament to give powers to Tottenham and 
Edmonton to supply them, instead of leaving those two 
authorities to obtain the powers for themselves, and it would 
not be surprising if the ratepayers in those districts 
suggested to Wood Green to mind their own business. 

In connection with the supply of the North Metropolitan 
districts—the arrangements already made for the authorised 
tramways in the Countiesof Middlesex and Hertfordshire, have 
an important bearing. The Local Authority of Wood Green 
could not supply upon such favourable terms to the consumer, 
as the company which procures a day load by supplying 
electrical energy to the tramways, and there appears to be 
no raison dere for municipal trading under such circum- 
stances, i 

Several other promotions deal with the extension of a 
of supply, by the combination of existing local companies 
having contiguous districts of supply, or by obtaining 
powers for laying mains beyond the existing limits of the 
Provisional Orders. Thus, the Blackheath and Greenwich, 
Lewisham and Crystal Palace and District Companies, pro- 
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pose to unite for the supply of the extensive areas extending 
from Upper Norwood to Blackheath, and if the supply of 
the South London Tramways can be arranged for, the 
business-should be a good one; but if the London County 
Council succeed with their Bill for swallowing all the under- 
takings in their area, the scheme cannot be carried out. 

The Cheltenham Corporation want to supply outside their 
borders, and the Oldham Corporation seek powers to accept 
transfers of other electric lighting undertakings. The 
Cleveland and Durham County Electric Power Co., at 
present limited to the supply of energy in balk, ask for 
powers to acquire and work other electric undertakings. 
The Sutton Coldfield Corporation wish to supply in bulk 
outside their Borough, and the Leigh Corporation ask for 
similar powers to supply neighbouring authorities. The 
Salford Corporation promote a Bill for the transfer of the 
Provisional Orders for the supply of Swinton and Pendlebury, 
&c. The Bradford, Stafford, Wimbledon and Bexley Local 
Authorities, and the Uxbridge and District, Leatherhead: and 
District Companies are all endeavouring to obtain powers for 
extending their areas of supply. With all this evidence of 
the general recognition of the principle of comprehensive 
systems of supply over large areas, it is anomalous to find 
numerous Local Authorities applying for Provisional Orders 
for small isolated towns such as Brentwood with a popula- 
tion of 4,932; Scunthorpe with 6,750, Sidmouth, 1,201, 
Launceston, 4,053, Chard, 4,737, the Jast named town asking 
for power to purchase the gas company as well as supply 
electricity—a poor look-out for those who desire a good and 
cheap electric light. ' | | 

Among other provisions in the Dills promoted by local 
authorities are attempts to postpone the sinking fund, in one 
case—that of Sheffield the application being included in a 
very miscellaneous omnibus Bill, which covers the removal 
of human remains and the letting on hire of electric motors. 
The Exeter Corporation would like to have a little more 
freedom in keeping their accounts, so as to determine as to 
which undertaking—tramways or electric lighting— any 
expense, matter or thiog shall be assigned." 

The number of applieations to be dealt with in the next 
session is rather more numerous than in the sessions of 1901 
and 1902—the total being about 80, of which 50 are pro- 
moted by local authorities. The Board of Trade are intro- 
ducing another Bill for rectification of areas of supply in 
existing provisional orders. 


Tur last issue of the Proreedinys of the 
Institute of Chemistry of Great Britain 
and Ircland contains the following para- 
graph: —“ In journals and elsewhere the initials * F.I.C.' and 
„A. I. C.“ are occasionally found attached by inadvertence to 
the names of persons who have no right to them. In such 
cases no fault attaches to the individuals concerned, who, 
not infrequently, immediately apologise for the mistake. In 
other cases of irregular use, the offenders have allowed their 
membership of the Institute to lapse. Recently, however, 
the Council have dealt with an individual, never in any way 
connected with the Institute, who was discovered to be using 
the initials * F.I.C.' in certificates of analysis and also on the 
door of his office. On receiving from the offender an apology 
for the fraud and a written undertaking to cease using the 
initials, the Council decided to take no further steps in the 
matter, but they feel strongly that such offences cannot be 
dealt with so leniently in the future. They have, thercfore, 
decided to address other institutions whose diplomas are 
granted after examination, to secure their co-operation in 
obtaining further protection for titles conferred under the 
provisions of. Royal Charters." 

[f we are justified in finding any fault with this statement, 
it can only be that the wording errs on the side of mildnese. 


The Etiquette of 
“ Handles.” 


The state of affairs it illustrates is notorious ; but we are 
cynically doubtful whether the culprita are often so ignorant 
as the Council represents them to be. When they are not 
ignorant—and we take it to be the duty of a consultant to 
see that qualifying initials are not wrongfully affixed to the 
signature he appends to such reports and certificates as are 
used for publication—when they are not quite ignorant that 
this kind of thing is done, they display a degree of moral 
Jaxity which is unpleasant to contemplate, and which 
suggests a possible lack of trustworthiness in still more im- 
portant directions. Confining ourselves still to chemistry, 
though similar remarks apply with equal force elsewhere, the 
general public does not always realise that the letters 
F. I. C.“ imply a qualification, whereas “ F. C. S.“ does not. 
Still, in various obvious ways, it is as desirable for their own 
sake that the public shall be taught which is a qualifying 
handle,“ as for the consultant only to use such if he has a 
right to it. It is dishonourable, almost dishonest, for a man 
to call himself an “ F. C. S.“ incorrectly ; but it is a “fraud” 
on the public, in the words of the Council of the Institute, 
for such а one to append the letters F. I. C.“ to his 
name without justification ; and the more we succeed in 
impressing upon the public at large that qualification is 
advantageous, the greater will that fraud become, 

The doctors, the lawyers, and the pharmacists are very 
particular about their qualificatiuns, guarding them jealously 
against abuse. "They have the law behind them, and their 
efforts are successful. But in these days it can hardly be 
maintained that our physicians, solicitors, and druggists 
occupy a position of appreciably graver responsibility to- 
wards their clients than do consulting electricians, engineers, 
and chemists; the doctor, of course, deals with matters 
of life and death, and so does the druggist, but other pro- 
fessiona] men have controlof enormous sums of money, 
while their advice is constantly being sought in the most 
momentous questions of public hygiene. Not only in 
order to protect the qualified professional man, but also 
to protect the public against consultants of lower moral 
calibre; not only to raise the social position of the 
professional man and to exalt the trained over the 
untrained individual, but also to enable the public to 
distinguish between the man of learning and attain- 
ments and the empiric, this common abuse of qualify- 
ing initials ought to be put down. And if the law of 
the country is not cipable of doing this when set in action 
by councils and censors of our learned societies, it ought to 
be strengthened without delay. We are glad to see that the 
Institute of Chemistry is again approaching its peers on the 
subject, and we sincerely hope it will meet with the response 
it undoubtedly deserves. A representative deputation from 
all our qualifying societies should certainly be able to gain 
a hearing from the authorities, and should do much to 
remove an intolerable disgrace. 


— 


ON Wednesday, November 26th last, 
the Court of Appeal, consisting of Lords 
Justices Vaughan-Williams, Stirling, and 
Cozens-Hardy, upheld a decision given by Mr. Justice 
Buckley on February 3rd, and decided that Willson’s - 
British Patent, 16,705, of September 1st, 1894, is bad, on 
the grounds both of anticipation and want of subject 
matter. Thus the Acetylene Illuminating Co., who, as 
owners of Willson's patents, were the plaintiffs in both cases, 
have lost their cause; and apart from the employment of 
special types of plant, the manufacture of calcium carbide 
is free from monopolisation in Great Britain. The whole 
question of carbide patents in Germany, France, and the 
United States was discussed in our issue for October 10th 
last, in an article which explained the claims made in the 
several specifications concerned. To that article we have 
nothing to add on the present occasion, beyond expressing a 
wish that the Acetylene Illuminating Co. may be content 
with two adverse decisions, and will not keep the industry 
in farther suspense by instituting an almost hopeless appeal 
to the ultimate Court. | 


Calcium Carbide 
Patents. 
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THE USE OF SPECIFICATION FORMS IN DESIGNING DYNAMO MACHINERY, AND 
THE DESIGN OF A ROTARY CONVERTER. 


By H. M. HOBART. 


IN all manufacturing concerns, the designers employ printed forms for recording the constants of the machines. 
The series of forms described in this article have been prepared for use in designing continuous-current commutating 
machinery.” In their preparation a large number of earlier forms have been consulted with a view to making the present 
set as complete and useful as practicable, It may appear to some that the specification is excessively long, but the 
writer has found this desirable for reasons which will appear in the course of this article. 
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the firms. A moderate initial outlay in preparing an orderly 
set of fairly complete specifications, and a further small 
outlay for its maintenance, will time and again be saved in 
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six sheets would for completed machines be filled out in the 
drafting office. | 


Sheets 9 and 10 relate to the electric aud magnetic 
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thé promptness and certainty with which the performance of 
machines may be stated, and in the greatly decreased number 
of cases in which such mistakes as those referred to, will 
made as to saturation, compounding, &c. : 

On the first sheet are given data relating to the rating of 
the machine. Sufficient space is arranged to provide for 
any one of three types, namely, dynamos, motors and rotary 
converters. Thus, for the case of a dynamo or motor, the 
spaces relating to collector rings are left blank. For illus- 
trating the use of the specification, the design of a 100-kw. 
six-phase rotary converter is indicated in column A. 

Sheet 2 is devoted to lists of drawings, constructional 
specifications, test reports, cohnection diagrams, &c. 

On sheets 3 to К inclusive, are given the mechanical 
dimensions, and these are so arranged that sheets 3 and -4 
relate exclusively to the armature, 5 to the frame, 6 to the 
magnet spools, 7 to the commutator and 8 to the collector. 
Sheet 8 would only be required for rotary converters. These 
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design in general, sheet 11 to the sparking constants, and 
sheets 12, 13 and 14 to the design of the magnetic circuit. 


Sheets 15 and 16 are devoted respectively to the shunt and 
series winding calculations. | 


(То be concluded.) Е 


COMMUTATION. 


Bx H. ST. HILL MAWDSLEY. 


Tur problem of obtaining sparkless commutation in con- 
tinuous current machines has been brought very much to the 
fore of late, and with reason, for it is not too much to say 
that the future of the continuous current generator depends 

upon ita satisfactory solution. | 

It is certain that alternating current machinery will be 
much improved in the near future, and if the dynamo is to 
hold its own it will only be by particular attention being paid 
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to the one point (disregarding questions of transmission) 
in which it is inferior to its alternating current rival, that is, 
in the collection of current. If commutation can be still 
further improved there is no reason why continuous current 
cannot be generated at much higher pressures than are at 
present feasible, and we shall then be able to transmit 
power by continuous current as favourably or nearly as 
favourably as by alternating and polyphase systems. 

Even now dynamos and motors are made working at 
pressures up to 2,000 volts, and the writer has designed 


Norg. The distance pieces c and p should appear on the right-hand 
figure, from which they were accidentally omitted. 


Fra. 1. 


dynamos with closed coil armatures for a pressure of 2,500 
volts, which were as satisfactory as machines at much lower 
pressures, 

Several methods have been proposed for improving com- 
mutation, perhaps the best and most satisfactory way being 
to keep the reactance voltage of the coil undergoing com- 
mutation as low as possible (the method developed and 
advocated by Mr. Hobart). This really means that the 
armature is designed so that it only requires a small amount 
of energy to reverse the current in the short-circuited coil, 
If to do this a large amount of energy is required, then com- 
mutation will be unsatisfactory unless the requisite energy 
is supplied t» the coil itself. As it is difficult to obtain 
economically a low reactance voltage or commutation energy 
with large machines at high voltages, it is necessary to con- 
sider the best way of supplying the required energy to the 
short-circuited coil. At present the only way of doing this 
is to utilise the magnetic field of the dynamo to create 
a reversing voltage in the coil, either by the direct action 
of the field on the coil itself, or by means of other coils 
in series with the short-circuited coil, as in the Sayers 
Winding, the objection to the latter method being that the 
armature is rendered more complicated and expensive. 


POLAR FACE 


Fic. 3. 


Fia. 2. 


To reverse by the direct action of the field, the induction 
at the trailing pole tip should not be less than a certain 
value, depending upon the reactance voltage of the armature 
coil; and as this reactance voltage increases with the load, 
the induction should also increase. Unfortunately, the 
greater the current through the armature and the greater 
the need for a strong reversing field, the more is the field 
distorted by the cross-magnetising power of the armature 
and the induction at the trailing pole tip weakened. — 

Hitherto it has been necessary to reduce the distortion of 
the field as much as possible, either by increasing the polar 
induction and lengthening the air gap, or by opposing or 
throttling the cross flax. A longer air gap means that the 
machine will be heavier and more costly, and if the polar 
induction be increased, the hysteresis and eddy current losses 


in the ay mature will also be increased. The cross flux can 
be throttled or opposed by slotting the pole-pieces so as to 
increase the reluctance of the cross path, or by shaping the 
leading pole tip so that it is saturated at no load. The 
latter method, however, does not altogether prevent distor- 
tion, as it only increases the reluctance of the leading pole 
tip, the cross flax having, as it were, fall play at the trailing 
tip and the greater portion of the polar area. 

A method of utilising the increased magnetic potential at 
the leading pole tip occurred to the writer some time ago. 

If we provide a path from the leading to the trailing pole 
tip, such path being arranged so as to be unaffected by the 
cross ampere-turns of the armature, then as soon as current 
passes through the armature, lines of force will flow from the 
leading pole tip through the connecting piece to the trailing 
tip, thus increasing the reversing field. The writer’s firm, 
to prove this, made a dynamo as shown in fig. 1. The 
armature winding was carried over a short core B at about 
1 in. from the main core 4. 

Wrought-iron strips were bolted on to the magnets at c 
and D, the leading pole tips, and carried round to the trail- 
tips or neutral zone at E and b, so as to form small poles 
acting on the armature winding over the small core B. 
This machine gave very good resulte, the output with spark- 
less collection being much increased. "The auxiliary poles, 
however, did not improve the appearance of the machine, 
and this, together with the extra cost of building up the 
armature, did not seem to be compensated sufficiently by the 
saving in copper and iron. 

A pole-piece which does not detract in any way from the 
appearance of the machine, and which does not appreciably 
increase the prime cost, has been devised by my assistant, 
Mr. J. W. Burleigh. This pole shoe as applied to a multi- 
polar machine is shown in fig. 2. 

Two connecting pieces or bonds of iron or steel connect 
the pole tips, the bonds being separated from the pole shoe 
proper by about # in. air space, so that the armature current 
does not influence the flux in the bonds. The magnetic 
potential at A being higher than the potential at 5, due to 
the combined influence of the field and armature ampere- 
turns, lines of force will flow through the bonds, as shown 
by arrows in fig. 2, equalising or tending to equalise the 


flux over the pole shoe, thus increasing the induction at в. 


The resulting line of induction will be approximately as 
shown by the line c c in fig. 3, where А 4 represents the 
induction at no load and в B the induction at full load with 
the ordinary type of pole shoe. 

The return flux through the bonds may be concentrated 
at the trailing tip by slotting the pole shoe, as shown at c 
fig. 2). 
It seems to the writer that these equalising poles, as they 
may be termed, will go a long way towards neutralising the 
evil effects of the cross-magnetising power of the armature, 
and will enable sparkless commutation to be obtained even 
with a large number of armature ampere-turns and high 
reactance voltage. 


INDICATION OF FAULTS ON FEEDERS. 


Mr. M. B. FIELD, in a paper read before the B.A. at 
Belfast, stated that the general practice in tramway power 
stations, when a feeder circuit-breaker opens, is to close it 
again immediately, and to do this three times in all before 
assuming that there is a fault on the line. The line is then 
searched till the fault is located. It is fairly common 
practice, where no special instruments are installed to show 
when the line has been cleared, and where the system of 
telephonic communication is imperfect, to have the breaker 
closed every three to five minutes, after the fault has been 
searched for about 10 minutes, unti: it stays in, thereby 
indicating that the fault has been removed. As Mr. Field 
says, all this is crude in the extreme ; and many engineers— 
to say nothing of the manufacturers—object to having 
dead shorts repeatedly plugged on to their machines. 
Occasionally the machines object, too. 

Mr. Field then proceeded to describe a novel form of 
indicator (ELECTRIGaL Review, Vol. 51, p. 600) shown in 
the accompanying diagram, fig. 1. 


\ 
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The Street Railway Revww for October contains а very 
bad description of a very similar arrangement, The writer 
instructs you in the first place to “take” a Weston illuminated 
dial ammeter, and to cut it abont in various ways to make 
it suitable for its new duties. Of course if you can take 
such an instrument when no one is looking, the cost will be 
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Fig. 1. 


small; but, although we can thoroughly recommend the 
device as ingenious and serviceable, we should consider it 
M ш better to get & special instrument made for 
the job. 

Fig. 2 shows the diagram of connections; А О and A B 
are equal arms of a bridge across which the instrument is 
connected, The four lamps between the positive bus and A 
simply form an extraneous resistance. The point G is con- 
nected permanently to the grounded negative bus, H being a 
flexible cable for plugging any feeder. О d and B H are of 
equal resistance. If the switch s is closed while Н is free, 
there is an unbalanced drop from a to o, the needle swings 
over to the right, and the left-hand lamp glows, this being 
the indication of aclear line. Ifm is plugged on to a dead 
short, the system is in balance, the needle remains stationury, 
and the lamps on both sides of the instrument glow. By 


Ground. Flexible wire to feeder. 


Ете. 2. 


properly calibrating the instrument, the needle can be made 


to show the approximate resistance of the fault, and, with a 


little practice, the station attendants will soon learn to 
With such a device at band, the machines 
need not be called upon to open the circuit-breaker at their 
own expense except when the fault comes on, as the 
breakers will not be repluced till the instrument shows all 


diagnose a fault. 


clear, 


For those engineers who do not care to ask their directors, 
or tbeir committee, to buy a fairly expensive instrument, we 
sbould recommend the use of the lamp system, connected as 


in fig. 2, without the instrument, 


To Positive G. 


They will then have to rely on the intensity (from 
nothing up to full brilliancy) of the four lamps between a G 
and A H. 

It is necessary to have two lamps on each leg, as, when f 
is connected to a fault, there are too series of a pair of 
lamps ia parallel, this halving the resi-tance ; and, if H is 
lefo соппесі d to the feeder when the feeder is switched on 
to the bus-bar, the effect on the four lumps will nct be s0 
disastrous as if the 500 volta had been- switched on to two. 
100-volt lamps. 

It should be nnnecessary to remark that the feeder switch 
or circuit-breaker must be opened before H is connected to 
the feeder. 

If there are many cars on a line fed by the feeder to be 
tested, and the fault bappens at night, when all lamp 
circuits nre closed, the resistance between G H may be so 
small as to make it difficult to see any difference in the 
brilliancy of the lamps in either leg, although the fault may 
have disappeared. Added to this, motormen have an 
unpleasant habit of leaving their controller handles on the 
first notch when the circuit breaker opens, во that they may 
lose no time in starting. Therefore, even when the instru- 
ment is used, the reading may beso high as to indicatea 
serions fault when none really exists. It is hopelrss to 
expect any apparatus to deal satisfactorily with that kind of 


thing. aud the only cure is to make it unpleasant for the 


motormen. 

Whether generators are designed well encugh not to flash 
round on a short or not, without a doubt no generator, or 
engine for the matter of that, is improved by constantly 
recurring stresses of this description, and some device of the 
simple and inexpensive nature mentiontd above should be 
found in every traction station. No complicated movements, 
adjustments, or calculations are required, and any engine- 
man or switchboard attendant can operate it just as well asa 
highly-trained engineer. If the instrument were made suffi 
ciently sensitive, und with a carefully divided scale, it mi; ht 
be used with advantage for the actual loc.tion of в cable 
fault; at all events as a preliminary to the use of the usual 
testing apparatus. 


oe 


ON THE GOVERNING OF ENGINES FOR 
ALTERNATING CURRENT SUPPLY. 


Bx G. R J. PARKINSON. 


THERE bas been a great deal written on the running of 
alternators in parallel, and on the various causes which lead 
to a successful result, Nearly all well designed alternators 
will run in parallel; for high efficiency it is better that the 
machines should be of a similar type, but, provided the 
prime mover is suitable, a “copper” machine will run well in 
parallel with an “iron” machine, the controlling current being 
a very small percentage of the output, and it is now vell 
recognised among engineers that the difficulties of parallel 
running are almost entirely confined to the prime movere. 
The most general method of driving alternators in this 
country is to connect them directly to a medium sp'ed 
engine, and the following remaiks apply more particularly 
to this cate:— | | 

Suppose two alternators, A and D, are running in parallel 
on a given load, and suppose that from some cause machine А 
momentarily lags behind D, the electrical result is, that А 
drops part of its load, and, assuming that the engine con- 
tinues to give out the same power, A accelerates ; as вооп 8$ 
A bas caught up to B, it resumes its fair share of the loxd, 
and engine and alternator are balanced ; but the momentum 
accumulated in the fly-wheel whilst A was accel rating 
carries it beyond its normal position relative to B, and à 
Starts to lead, the reverse action ut once takes place, А takes 
more than itsshare of the load und is retarded, und an og illa- 
tion between the two machines is thus eet up. This oscilla- 
tion bas a definite time of vibration depending on tbe 
moments of inertia of the fly-wheels, Now, providing U6 
turning moments are good, and the engines eontinue to give 
constant power, these oscillations are quickly dumped out 
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by the eddy currents induced in the field poles, and in the 
case of laminated poles, special copper damping coils are 
provided for this purpore. 

In the preceding remarks I have assumed two things. 
First, that the turning moments of the engines are good; 
secondly, that the engines give out constant power during 


the oscillations. Good parallel running can only be obtained 


РА 


when these conditions are fulfilled. 

With regard to the turning moments of the engines, 
except with three-crank engines, steam turbines, &c., it is 
impossible to obtain anything like a perfectly even turning 
moment; but by careful adjnatment of the steam distribu- 
tion, and by providing a sufficiently heavy fly-wheel, it is 
quite possible to get a turning moment sufficiently good for 
excellent parallel running with two-crank compound engines 
at epeeds as low as 100 revolutions per minute, 

I mentioned just now that if an oscillation is set up 
between two machines, it has a definite time of vibration, 
and it is quite evident that if this periodic time is eyual to, 
or is a multiple of, the periodic time of the uneven turning 
moments of the engines, this oscillation may be enormously 
magnified in the same way ав а pendulum is set swinging, 
by a succession of small impulses applied at the right 


moment. 
The second condition, that the engine should give out 


constant power, depends on the governor, and is a frequent 


source «f trouble. I have often seen it stated in text- bocks 
that the engines of machines running in parallel should 
not be separately governed; this is по doubt a way out of 
the difficulty, but a very clumsy one, and there is no reason 
why a evitable governor should rct be used. For ordinary 
central station work it is usual to make a governor with a 
speed variation of from 3 to 4 per cent, between no load 
and full loud, an auxiliary adjusting spring being added to 
bring the engine to normal speed at all losds. Such a 
governor will not work satisfactorily in parallel unless it is 
of a sluw-acting type; with quick-acting governors, t.e., 
governors controlled by strong springs, and having small 
inertia, it is necessary to give the governor a much wider 
range, the variation of speed between no load and full load 
being about 6 or 7 per cent. | | 

For lighting work, where the load comes on and goes off 
gradually, this is perfectly satisfactory, as the engine driver 
can alter the adjusting spring ав the load comes on, and 
maintain the engine at normal speed; but where sudden 
changes of Іона occur, яв in stations supplying tramways, 
this big drop in speed is a serious disadvantage, and it 
becomes necessary to provide в governor with a smaller 
variation, 

Now the reason why а quick-acting nearly isochronous 
governor is not suitable, is that when an oscillation is 
started between two engines in parallel, the governor 18 so 
gen-itive, that it responds to the small speed variations, and 
when one engine lags, it is first relieved electrically of part 
of its load, and at the same time the governor gives it more 
steam, with the result that it is rapidly accelerated, ard 
rushes part its normal position relative to the other engine, 


the opposite effect occurring when it is in a leading position. 


The comb ned effect of electrical and mechanical forces sets 
up # most serions oscillation, and even if the machines do not 
асир Пу drop out of step, the bus-bar volts are seriously 
affected, 

Lthink it will be quite evident from the above, that в 
suitable governor for parallel running sbould either be very 
far removed from isochronons, having, sax, 6 or 7 per cent. drop, 
or when sudden changes of loud occur,the governor may have 
a smaller drop, say, 3 to 4 per cent., but must not be too 
quick in action; this effect can be obtained by providing a 
spring governor with a powerful dashpot, or by using a 
m weight governor with considerable inertia in its moving 

rts, 

‚+ The slow-acting type of governor will not, of course, so 
quickly respond to changes of load, and trouble may be 
experienced. from tbis cause, but there is undoubtedly a 
happy medium, and I have sten dead weight governors with 
8 drop of 4 per cent. between no 1ай and full load, which 
ran excellently in parallel, and which, when full load was 
Кы мез. 1 ehowed a momentary rise of 7 or 

cent., settling down almost, immediate! ; 
above no-loud Eod pe 


CORRESPONDENCE. ^" 


Tramcar Drakes. 


I have been much interested in your excellent articles 
appearing recently on the **Tramcar Brake Question,” and 
quite agree with you that it is the human element that is 
usually at fault, Might I suggest to traffic managers, that 
drivers should be put through a similar training to that 
given by the railway companies, before a man finally attains 
the position of © express driver." I do not think sufficient 
weight is given to the fact that the driver of an electric 
tramcar, to have no accidents over a long period, must be a 
man with considerable nerve, and, for that reason alone, his 
physical con-titution should be taken into account. The 
railway course to which I refer is briefly as follows :—A 
young man desiring to become an engine driver, first enters 
the cleaning sheds, where be is made familiar with all the 
apparatus on the locomotive, brakes, &c. ; he is then promoted, 
perbaps, after a year or two, to a goods fireman,” then a 
passenger fireman, and, provided his character be satisfactory 
all through, to a passenger express fireman ; пегі he enters 
the driving stage, following the same course, viz., goods, 
passenger, passenger express driver. You will thus see that 
the railway companies adopt a most excellent plan of only 
allowing men of mature experience to undertake responei- 
bilities, which are apparently given to drivers of tratucars 
after a few weeks’ trial, I do not suggest that the course 
in driving tramcars should be quite so elaborate, because the 
responsibilities are far less, but I would point out that the 
dangers of driving an electric tramcar along а crowded roud 
where traffic is continually crossing and re-crossing the rails, 
and where there are no signals to warn the driver of danger, 
are certainly not to be ignored. Again, I bave found from 
experience, you may provide all kinds of safeguards for men 
to use. but, if they do not use these safeguards continually, 
it will be the la-t thing they will use on an accident, owing 
to the loss of nerve. I have found it essential, especially 
in dealing with bigh-tension works, that all safeguards 
should be continually practised, and not kft unul an 
accident occurs. 

Human nature is sure to do the thing which it is most 
accustomed to in an emergency. 

Apologising for trespassing on your valuable space. 

Horace Boot, 
Consulting and Resident Engincer. 


Tunbridge Wells Electricity Works, 
November 26th, 1902. 


Starting and Stopping Turbines Electrically at 8 
Distance. 

With reference to the correspondence which has recently 
taken place on this subject, I might mention that the 
starting and stopping of the turbine at Cragside at a dis- 
tance of half a mile was one of the first problems which I 
had the pleasure of working out with the late Lord 
Armstrong, and the story connected with this may be worth 
placing on record. 

When staying at Cragride in connection with the re- 
arrangement of the original installation, which had bare wires 
under the floors, Lord Armstrong discussed the porsibility of 
starting and stopping the direct-running plant which wae 
then used for the lighting of a portion of the house. I told 
him I could arrange the electrical portion if he would do the 
bydraulic gear. 

As an instance of his energy, I may say that this dis- 
cussion occurred just before going to bed, and at an early 
breakfast tbe next morning he placed on the table a drawing 
of the hydraulic gear to scale, aud asked how my electrical 
part was getting on! By lunch time I had completed tbe 
drawings, and two powerful electro-magnets actuating an 
armature in both directions were afterwards made by Messrs. 
Crompton & Co. 

Ou delivery Lord Armstrong reported that the apparatus 
worked well in one direction, but not in tne other. 

‚ My next visit to Crugeide nearly resulted in a dramatic 
ending for both of us, We were eugsged in testing the 
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apparatus which was placed on a table between us, and I 
had just altered the connection to the coils, which I found 
had been incorrectly made, when a loud report took place 
and there was a burst of flame between us Immediately 
afterwards some men ran in to say that the overhead wires 
above the turbine house had been struck by lightning, and 
on examination we found it had gone to earth on a water 
pipe between us, producing considerable fusion. Fortu- 
nately, however, beyond the fright we were neither of us any 
the worse. 

The apparatus worked successfully for some years, but T 
eventually had to add accumulators, which rendered its 
further use unnecessary. 

Another story connected with Lord Armstrong relates to 
his Scotch terrier, which was of an inquisitive nature, and 
given to upsetting his experimental apparatus. On one 
occasion the dog was investigating the properties of a 
charged Leyden jar, when the results can easily be imagined. 
For years that dog would lie down at a distance from the 
laboratory, and nothing would induce him to accompany his 
master any nearer. 


B. M. Drake. 


Students’ Difficulties, and Apprentices. 


There has been a great deal of controversy upon the 
above-named subjects. I, for one, do not see how any rule 
or rules can be laid down for either student, gentle- 
man apprentice or apprentice as regards tuition, as a great 
deal depends upon the persons themselves, some being 
quicker at picking up information, and some being keener 
on their work. A majority of gentlemen apprentices miss 
good opportunities, whereas apprentices have to take them. 

Gentlemen apprentices have to go through, say, seven or 
eight shops in three, four, or five years, consequently chang- 
ing shops so soon they do not have time to thoroughly learn 
the work, while the apprentices are (as I have known) in one 
shop sometimes over a year, and therefore do not have to go 
through the same amount of work. Another thing is that 
gentlemen apprentices are not forced to do such and such a 
job, or they are able to (I believe it is termed) * square " 
the foreman, whereas apprentices have to do it or go ; that 
is the reason, I should say, of an apprentice re-doing gentle- 
men apprentices’ work, as suggested in last week's REVIEW 
by “ Apprentice." 

T also do not agree with him that gentlemen apprentices 
are more bother than they are worth, hindering men from 
working, as there have been, and are still known to be, such 
persons as “idle apprentices,” and also as regards the 
hindering, it always takes two to make a bargain. 

Gentlemen apprentices are usually looked down upon by 
the workmen, but at the same time they are found very use- 
ful when à workman is away ill, and also at Christmas, by 
both men and apprentices. 

W. W. W. 


Indication of Earths on Trolley Standards. 


While recognising the general usefulness of the contribu- 
tion in your issue of November 29th оп “ The Indication of 
Earths on Trolley Standards,” and complimenting you on 
the practicality of so many of the articles appearing in the 
REVIEW, there is one point in that contribution that should 
not pass without criticism. I refer to the suggestion that 
becanse in your experience no tramcar passenger has made a 
claim for damages occasioned by a shock from a faulty 
trolley standard, the public may therefore be exposed to the 
risk of such shocks, which, pare experiments shown before 
the I.E E., have before now proved fatal. With a shorter 
experience than yours, I have known such a claim made, and 
not resisted J took care that there should be no oppor- 
tunity to make another on the line I am connected with. 
Tt should be the duty of a tramway manager to ensure to 
the ntmost the safety of the public, even at the risk of occa- 
sional disorganisation of traffic if need be. s 

In the same article you criticise as crude, uncertain and 
complicated one of the very simplest of electro-mechanical 
devices, the ordinary shutter indicator. If you will more 
carefully examine this complicated“ apparatus,-you will 


find it to consist of three parts, solenoid, armature and 


pivoted flag. As the current to actuate it will be relatively 


large, the parts may be substantially made and the action 
absolutely reliable. And why an electric bell in connection 
with this device should be unreliable, but quite satisfactory 
in connection with that favoured by you is not very clear. 
As to the necessity of pushing the cripple home, it is surely 
a вітр'е matter, the passengers having being transferred, as 
in either care they would need to be, at least from the roof, 
for tbe authorised person, motorman or other, who alone 
should be allowed to interfere with any car, to open the 
earthing circuit by plug or switch, replace the trolley and 
run the car home in the ordinary way. 

But the point І would emphasise is this, that lamps give 
an indication of the fault that can be and is overlooked by 
careless conductors, particularly in sunlight. A passenger 
can easily receive a shock before all can be cleared from the 
roof, and on a crowded car is likely to do so. An unnecessary 
risk is run where absolute safety can be secured at little cost 


to efficiency and at a trifling outlay. What is safest for the 


public, in reason, will soon prove itself best for the tramway. 
authority. 

And why should you attempt to be sarcastic about the 
“ inventors of this simple contrivance ? No attempt has 
been made to patent or even to register it. I do not think 
the makers claim to have invented it, and I am sure the 
man who originally specified it dces not call himself an 
inventor on that account. 

Car Boy. 
[We are sorry that we have hurt our correspondent’s 


feelings; but why put a dead short on the line, when it can 
be avoided ?— Ens. ] 


Indicator Diagram Paper. 


I enclose a sheet of paper which is a sample of that used 
in one of the largest electric supply stations in the country 
for taking indicator diagrams. I have underlined the words 
indicator diagrams in case you should think it is ordinary 
sand paper. І should like your opinion of it through the 
ELECTRICAL REVIEW. | 

Indicator. 

[We certainly took the paper for some new kind of 
abrasive material before reading the above letter. How itis 
possible to obtain accurate diagrams on paper presenting such 
a harsh surface we do not know.—Enps. ELEC. REv.] 


Mechanical Engineers for Electric Generating Stations. 


I have followed with interest the correspondenee on tbe 
above subject, and am greatly amused at the apparent 
conceit of ** Mechanic,” who has had good experience (with 
three engines), and wonders why it is he can’t realise his 
ambition and get a “ shift job” (which, by the way, is not 
much of a catch when he gets it). No doubt, with his 
“vast experience,” he thinks there ought to be quite a rash 
for him by chiefs, but, no doubt, they are wise in thinking 
twice before they put such a man as * Mechanic” in charge 
of their stations, consisting, perhaps, of thousands of borte- 
power—which, by the way, are a little more exciting to run 
than a private three-set plant. 

Picture “ Mechanic" in charge of a shift in one of the 
large London stations on a winter's day, when a sudden fog 
comes on, and the load jumps up in hundreds of amperes 
in a very short period. 1 surmise that before he had 
finished © warming up his engines and taking the water off 
to his satisfaction, the running set, or sets, would have 
* pulled up” in disgust at having so much load thrown on 
them without any help. 

I do not see thut the case he mentions of “A Young 
Electrical Engineer helps his cause in any way, as we do noi 
know the facts of the case or the qualifications of “A Young 
Electrical Engineer.” Against his case I can state that I 
know of an Experienced Mechanical Engineer who got 
the job to look after a private plant, and when he started up 
at night after having been shown round in the day gun 
could not get any light, and so sent for the contractors, & no 
came and found the only trouble was that the brushes were 

1 
not on the commutator ! A Poor Shift Engineer. 


rere 
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Deterioration of Storage Battery Plates. 
Referring to the article re above in your issue of 21st ult., 


I have not had the advantage of reading Prof. Marsh's article, 


but think some of Mr. Schoop’s remarks thereon are open 
to criticism, Is it a fact that Continental makers supply 
negative plates with initially twice the capacity of their 
positives? It certainly is not the case here, and even were 
it possible to do this and compete in price with other makers, 
the advantage is very questionable, as the percentage of 
unused active material to the useful is thereby more than 
double, with all ite ill effects. With a positive plate such a 
state of things would be immediately disastrous, leading to 
heavy sulphating and inevitable buckling. 

I think also exception should be taken to culling the 
negative material spongy lead.” It is, or should be, not 
spongy lead, but lead in a finely divided state; real spongy 
lead is a very imperfect material for a negative plate, owing 
to the capillary nature of its interstices, and to the necessarily 
poor continuity. 

This question of continuity is the crux of the whole 
problem. Pasted plates, in which the continuity is 
dependent solely on mechanical contact, are obviously 
theoretically imperfect, particularly when it is remembered 
that the active material is expanding and shrinking on 
every discharge and charge ; a pasted plate also, from the 
nature of its surface, is subject to all the destructive effects 
of what I may, perhaps, call “ strata " discharge and charge. 

A Planté formed plate is a decided improvement in both 
these respects, It has a more readily accessible surface, it 
utilises a large percentave of its active material, and the 
continuity i8 better, but. it must be confessed, very little 
better excepting as regards the more intimate layers. 
Dealing with the Planté positive plate. the active material 
is here in the form of a thick scale, in a very similar 
condition to the rust on an iron pipe ; but here again, unless 
one is content with a mere “skin °” capacity with a prohibitive 
price, tbe * strata " effect is not eliminated, causing the outer 
layers to sulphate and disintegrate, except at very low current 


` densities. 


This is a recognised defect. and, at least with one well- 
known maker, the high discharge rate plates are merely 
their ordinary type plates “ under-formed." A choice of 
evils. 

Tbere should be no distinction, except maybe in the 
matter of slightly heavier lugs and bars; a good high dis- 
charge rate plate is of necessity a good low discharge rate 
plate, and t'ie reverse should hold true. With some so-called 

Planté forr ition processes, the peroxide is not produced in 
the crystul!ine form, but is of a muddier description, when it 
is only ecuivalent to electrolytically pasting. 

Plat negatives are generally unsatisfactory; they 
deter ‘orate quicker even than the positives, due, probably, to 
Lue shrinkage in the active material (when reversed) having 
a stripping action. So it is that one finds the now general 
combination of Planté positives with pasted negatives, but 
the combination is far from ideal; the restricted surface of 
the negative plate at least is bound to have a detrimental 
effect on high rates of charge and discharge, and were a 
Planté negative of satisfactory nature forthcoming, much 
better results would be obtained. 

I am far from wishing to condemn wholesale Planté and 
pasted plates, on the contrary, T wish to at once acknowledge 
that so much ingenuity and patient skill has been expended 


on their evolution that the old adage, anent the sow’s ear, 


has become quite misleading, and such plates, with intelli- 
gent care, are daily doing useful work. 

Perhaps a few words on intelligent care may be timely :— 
Avoid discharging below the specified voltage." „Avoid 
charging ab excessive rates and overcharging.” "These are 
fruitful causes of disintegration. Пот almost pathetic it is 
to see some makers advertising that their plates are mounted 
some impossible distance off the bottom of the cells to 
allow for “deposit.” Хо it. unquestionably does, but what 
about loss in capacity ? | 

There is a plate on the market to-day which, in my 
ортоп, approaches more nearly to the ideal plate than any 
other : in which the percentage of useful to idle active 
material is much higher; in which the surface is large and 
ро : and the continuity nearly perfect. lt is neither а 

ante formed nor a pasted plate; but as I do not wish to use 


the valuable space of this paper for purposes of advertixe- 
ment, I refrain from more particularly mentioning it. 
only refer to it as I consider it important that so sweeping a 
statement as that with which Prof. Marsh closes his article 
should not go unchallenged. 

_ There are certain well-defined limits to the possible capa- 
city of a lead storage battery, it is true, and that these are 
closely approached in practice, and great improvements have 
been made in prolonging the nseful life of these batteries, I 
know of my own experience. 

There is no secret about the means to attain these ends. 
‘Just some process of formation, whereby, say, 70 per cent. 
of the active material in each plate can be utilised, instead. 
of the 331 per cent. of the Professor's experience. 


| Arthur E. du Pasquier. 
Cardiff, | Vorember 25th, 1902. 


INSTITUTION OF ELECTRICAL ENGINEERS. 


MANCHESTER SECTION, 


= .- - 


A MEETING of this section of the I. E. E. was held on 
Tuesday, November 25th. Mr. E. W. Cowan presided, and 
Messrs. R. S. Hutton and J. E. Petavel read a paper on 
High Temperature Electro-Chemistry: Notes on Experi- 
mental and Technical Electric Furnaces.” The paper is 
esecntially technical, and should be of great service to those 
concerned in the equipment of electro-chemical laboratories, 
while the copious references are of value to any desirous of 
further investigating the subject. It is within the past 10 
years that most of the important processes have been developed, 
the discovery of calcium carbide in 1892 giving a great 
impetus to the subject, and the provision of cheap electric 
power has stimulated the development. The reason for the 
little progress made in England, compared with that in 
Continental countries and America, is often attributed to the 
absence of water-powers, but the authors pertinently pointed 
out that the cost of power, in a great number of cases, is 
only a small percentage of the prime cost of the manu- 
factured article: and that with high-efficiency steam 
plants, and the development of the gas engine, the cost of 
power in England should compare favourably with that of 
many of the water-power schemes; further, that the latter 
are often inacccssibly situated, thus raising the cost of freight 
on the raw material and the finished product. 

A large number of electro-chemical products are absorbed 
directly in the iron and steel industries, and with the appli- 
cation of producer and blast-furnace gases, we should, in 
England, be most favourably situated for the production of 
these substances. | | г 

The paper is divided into two parts, Part 1. dealing with 
the experimental equipment of a laboratory, Part II. being 
notes on teclinical processes. 

In Part I. a resistance used for the exact regulation of 
large currents is described. - This has been found very 
reliable, and should be of great utility in test rooms. , 

The importance of purely scientific work is pointed ont, 
for, though of no use for direct application in the imme- 
diate fature, it may prove to be the starting point of notable 
advances, as has frequently been the case. In this direction 
a piece of apparatus is described for facilitating the deter- 
mination of the effect of gaseous pressures on high tem- 
perature chemical phenomena, and it is proposed to care- 
fully study some of the gaseous and other reactions, which 
may be expected to differ considerably from those occurring 
under ordinary working conditions. 

A number of electro-chemical products were exhibited, 
those particularly interesting being electrolytic carbons and 
lead pencils. | | | 

There was practically. no discussion. Prof. Arthur 
Schuster, F.R.S., pointed out the great difficulties of 
the subject. In the early days of electrical engineering 
no very great advance was made until mechanical and 
electrical krowledge were combined; again, with electro- 
chemistry, not only was mechanical and electrical know- 
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ledge required. bnt also a thorongh nnderstanding of the 
chemical problema, which could only be acquired. after 
Jong and careful study. When we had men with these 
three qualifications, we mivht hope for more rapid 
advance ment. It is very desirable that more shenld be 
known of the exact behaviour of processes st high tem- 
peratur. 8. and with the experimental pressure furnace describ: d, 
the authors were working at this subject, and would no doubt 
produce nseful results. 

Dr. Bowman said he had not a very great knowled-eof the 
subject, being acquainted only with the manufacture of calcium 
carbide, Опе difficulty in making experiments, war due to 


and in advancing the development of the industry. The 
lack of water-power in this country should not militate 
against such development. hee, because with тое effi- 
cient «team and gus plants the power копа be cheaply 
available; also th: ir location in the districts where theelectro- 
chemical products wonld be utilixed, would be important 
from economia considerations, Не was watching with 
interest the chemical versus electrical processes for the 
manufacture of nitric acid. | 

Iu reply to a vot- of thanks, the anthora stated that they 
were indebted to Prof. Sehnster for his foresivht in having 
an electro-chemical laboratory included when the plane for 


the unreliable methods in nse for the determination «f. high 
temperatures, He realised the importance to the industry of 
men having the combined mechanical, electrical and chemical 
training; such physical taborat ries as that with which the 
authors were connected would be most ns ful in this reepect, 


the О vena College belil lin zs were considered. The evening 
was concluded by adjourning to the lab-rato-y, where sme 
experimenta were in progress, including the manufacture 
of :—(1) Caloinn carbide; (2) curborundum; (3) pure 
chromium ; (J) ferro-chrominm ; (3) ferro-vanadium, 
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LIGHT RAILWAY COMMISSION. 


List of applications made to the Light Railway Commissioners in November, 1902, for orders authorising light railways:— 


— — — — — 


` ! \ — — 
Title. Connty. Promoters. | Engineer. - | Mileage. Hs | Gauge. | Agents, 
| biste. C 
1. Avonmouth ... s | Gloucester .. | Philip Napier Miles | T Kirkland. | 2] Steam ог | 4 о} | Torr & Co, 
О. 8. Соррег. | | electric — | 
2. Callington (extension — Light Railwave De- — Exteusiuu cf time. Bircham & Co, 
of time) veloome: t Co., Ltd. 
8. Dartford extensiona | Kent os eso] Dar fora U.D.O., W. C. C. Hiwtayne 78 Electric 4 +} | Baker, Lees & Co. 


4 D. vonport Corporate Devon. . ees | Vevopport Corporation | C. Chadwell si 1} 

b. Did ot & Watliugtou — Light Katlways De- — Revival of puwer- — 
(Am-ud.) velopment Go., L'd. Aud ext'ue'nof time 

6. Doncaster! orporation | Yorks Do caster Corporation | W. & R. Crabtree l} | Beete 48 

7. Dudley, Helesuwen | Worcester and Dialey,stonrbri K and | S. Sellon ... TT | 34 Klectris 3 6 


Electric 3 6 sherwoud & Co, 


Bircham & Оо, 
ке ex: } | Sherwood & Co. 


3. Morse. 
aud Dis riet. Staffs. . Dis ri t H. P. Co.. Lid 


au2 B E T. Co., Lta. | 
8. Grimsby District . Lincoln .. a. | Gt, Central Railway Со. | C. A. Rowlandson 7i | Electric 4 8} | Martin & Leslie, 
9. High Peak District... Chester aud Derby | Derbyshire & D trict J. E. Waller . 204 Electric 4 84 | W. & W. M. Bell, 
Traction Syn icate. 


Lamb uro Valley Rail- | J. 8. Macintyre ... | For power to work ex^«ting | Le Brasseur & 


! 
i 
i 
{ 


10. Lambourn Valley ... | Berks 


way Co. railway ava light railway | Oakley. 
11. Lastingham & Rose- | Yorks _... Lastinybam & Rosedale | О. Chadwell — .. | Deviation aud extension cf | F. C. Mathews & 
dala Lt Riv Co, t'me Co. 
12. Mid Suffolk... e. Suffolk ... .. Mid-Suffilk Lt. Rly. Co. | Jeyes & Godden D. vistion and extecsion cf | W. II. Smith & 
tius Bon. 
18 Newton Toney Curve | Wilts wl & S. W Ry. Co. . |Ј W. J. Hood >... 4 Steam. 483 |3. Bircham, 
14. North Liud«y 7 . — North L udecy Lt. Rly — Extersi n of time... . . | W. Dodyson 
Co. ' (Leos), 
15. Quarry Bank, Brier- | Stafford and Wor- | Quarry Bark UDC, R. Wilson ii 34 Electric 36 Baker, Lees & Co, 


ley Hill & Rowley | cester Rr. Tl H. I UDC. 
Rey в & R wley Regis ОС, 


16. R pon ard Dístriot... | Yorks. ... a.. | Power & Traction, Ltd. | R. A. Smith ids 4} Electrio Baker, Lees & Co, 

17. kowlev Regis eo. 3 aff rd aud Wor- Rowley Regis U. D.C.. . В. Wilson a o4 b-leot rio Baker, Lees & Co. 
Ceate Pr, 

18. Rugby and Distriot... | Warwick ... . . | O W. Bowen, E. Horton | Pritchard, Green 43 Wa. Webb & Co. 


19. Torquay and District | Devon 


Fawlev. 


I e. | Power & Traction, Ltd 
20. Totten, Hythe, and | 3outhampton  ... | L. & S. W. Railway Co. 


and Lo, 
R. A. Smith ius 8 
J W.J. Hood. .. 14 


Rlect:ic 
Steam ... 


Baker, Lees & Co. 


36 
3 6 
Electric 36 
36 
4 &% | 3. Bircham, 


Tutal unleaye, 7 1. 


‘Total estiuiate, 40 20 320 


APPLICATIONS FOR ELECTRICAL POWERS. 


THE followirg isa further list of applica ions now filed for lighting, 
tram wav, po ver and railway achem-a:— 

Electric L ghting ( phlioat ons by Companies) Port Dinorwic 
(G W. D. A-«betou Smith); Whitchurch and Pa: gb nrne (W. and 
P Electric Supply Со); Cari» brooke and Northwood (I-le of Wight 
E. L. and P Co); Auckland Rural (County of Durnam E P.D Co.); 
Jilogan (U ban El--ctric Sipply Co); Bromley Rura! Distri t (Kent 
Fl-otrio Power Syndicate); Sttingbvurne and Milen (Kent 
Electric Power Syidicate’; Uxbridge aud. District (U. aud D. 
Electric Supply Co.); Leathertcal and District (Daking ad 
Fetcham) (L aud D. tle tricity Co.); Stro d and Dartford (Kent 
Evectric Power Svndi a); Sendwian, Deal, Walmer and Dostrict 
(Kent. Electric Power Svudicate); З veronks (Kut Electric Power 
Syidicate) ; Ciippiog Norton (W V M. Popram). 

Eetric Leghing (Applicet ims. by | Couneis) Hadderefie14 ; 
Dawii-n; Brxtam (D vor); Stroud; Wia Raral De; TOL. 
(. l. ciric Supply Bol, purchase of I. Onda nüocertatki K`); 
Lautes on; Nantwich; S afford (outside borough liunts); Orrell: 
Houck a launder-Huthwaie ; Abersychan; Faboou'h; Bedwellry ; 
Portland; B xlev (East Wicknam ; War ley; Eforstorth ; Wick. 
bam; Ho bury ; Siuthzate ; Brumby and Fe dignam; Ualveriey ; 
Yeovil ; Waubledon ( aserton); Newtou-iu-Mak-ifi Id. 

Electric Tramways and Light Ravlways (Companies Applications). 
—(oup rt, Farena n, Purcbester aud Ovsham (Portsmouth Street 
Treaaways OG.); Wust Cumberland Electric Tramways Co.; High 


Peak D strict Light Railways (Derbyshire and District Tra^ton 
Byuaicare) ; Dewsbury, Kailey aud Birsiat Талимаа (B.E Г. Co); 
Belfast Street Tramways Co: Cuatnam ana Di-trict Lignt В мау е 
Со. (Nulnbum, Gravesend, Na store, &.); э uib Shiclds, Suuder- 
laud ad Diret BEL. Cu); Net guamshntre аца Deroysuire 
Co.; Birmingham District (local Ccuocil- aod Ci y of Вігшт, gham 
апа Мања lia uways, Ltd, a.d B E. P. Co. re тципїнү over 
existing Kiratuybam line. and various other powers); Preston aud 
Horwich Tramways CO; Макей. lt and Di triet Ligur Ralaay Co; 
Dudley, Halesowen aud District Lieht Reilwaye  Extenetous 
(D.S aud District E T. Co апа tne BE Г, Ce); Luton, Dunarable 
ane District Co.; Hasti рв Trauuav Co.; Griweby District Light 
Railway (Great Ceatral Railway); R chester, Chatham, Gravesend 
ard Maiustoce (Co:; Toquiy a d Pa guton Irauways Co; Ruby 
and Ditmer Liznt Ratway ; l'orquay a.d Deter -t (P, wet aud 
то" Lto.); Leeds aud Q.iscley (Lundou sud biruni gham 
Truss). 

E eri Trammays ard Light Filia us (Counerls’ Applications).— 
Devonport Gizbt railway); Bouri emo th (purchase of Воле & 
D.striet ET Co, &:); LUG. (T ашав. в aud improv meut); 
Maochester; Worthing; bl, шоци 5 Astou Maner (also pow Га 16 
supply of. nttings, aud of energy ii bu k to voteide uutliurltes); 
Saif c; Krstons pou- Hale; South Satclis; Вглабога ; Exeter; 
Rausbuttom; Dartturd; Le-ds; tlur-forscn; Keignley; Quart, 
en. Brierley Hill aud Rowlsy R gis. (U. O. C. s): Rowley 

o. 

Electris Power ani Railway Schemes —Carmarthenshire Electric 
Power Co.; Shropshire, Worcestershire aud Hast Deubigusaue 
Power Oo. ; 8ómerest and District Elevtzrio Power Ud; Baker Gerdet* 
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and Waterloo Railway Co. (various); Central London Railway 
(new lines and subways); Seaforth and Sefton Junction Railway 
-Co.; Clapham Junction and Marble Arch Railway Co. (under- 
ground); London and Brighton Electric Express Railway (Co.); 
Taff Vale Railway Co.; City and Cryetal Palace Railway Co.; 
Paddington, Victoria and Kennington Railway Co. (underground). 

Miscellaneous —L C.C. (General Powers, including provisions re 
Borough Councils and supply of electric fittings). 

Tbe Times says that last Saturday was the latest time allowed by 
the Standing Orders for depositing at the private Bill office of the 
House «Ё Commons, plans and other documents in connection with 
Bills for the making of local improvement; to which Parliamentary 
sanction i3 necessary, and which are to be brought forward for con- 
sideration in the ordinary session of 1903. When the office was 
closed at 5 o'clock it was announced that there bad been deposited 
46 plans jn connection with railways, 38 in relation to tramways, 
60 miscellaneous, and 150 provisional orders, including tramways 
and electric lighting—total, 294. These figures may be compared 
with those of this time last year, which were—railways, 48; tram- 
ways, 23; miscellaneous, 73; provisional orders, including tramways 
and electric lighting, 174—total, 318. It is a remarkable fact that, 
though tbe totals under the different headings vary, the aggregate 
nuniber of Bills (as distinct from provisional orders) is exactly the 
same this year as last vear. 


LEGAL. 


Tur Patent ExPLorrATION Co, Lro., v. Siemens Bros. & Co. 


Ix the Court of Appeal on Monday, Tuesday and Wednesday, 
before Lords Justices Vaughan-Williams, Stirling, and Cozens-Hardy 
the case of the Patent Exploitation Co., Ltd., v. Siemens Bros. 
and Co., Ltd., was heard on appeal of the plaintiffs from a judgment 
of Mr. Justice Buckley. The case was reported in the ELECTRICAL 
Review for February 7th, 1902. 

Mr. Азтвовү, K C. (with him Mr. Shaw and Mr. Paget), in open- 
ing the case, said his clients were the plaintiffs, and they appealed 
from the judgment of Mr. Justice Buckley in respect of an alleged 
infringement of certain letters patent granted to one Charles Addi- 
воп Hitchcock, being No. 1,110, of 1890, the invention being for ап 
improvement in galvanic batteries. The subject matter of tbe 
appeal was a simple one. The Court would not be troubled with 
scientific matters to any great extent. Mr. Justice Buckley bad 
decided the matter substantially on the question of con- 
s'ruction of the specification. Their Lordships would not 
be troubled with the quertion of iafringement, because it 
wa: admitted that tbe plaintiffs’ specification was good. 
Counsel then proceeded to go into the matter in great detail, and 
later said that Mr. Justice Buckley only “just” decided against 
the plaintiffs. His Lordship came to the conclusion that plaintiff 
bad not quite claimed all they had invented. He (counsel) con- 
teuded that Hitchcock did a great work in a small way. The 
plaintiffs’ case was that the learned judge had given an unnatural 
meaning to the specification, instead of allowing the words to have 
their ordinary fair significance. They said that if the learned 
jadge had given the words of the specification their ordinary 
significance their invention was clear on the document. The point 
to be decided turned almost wholly on the question of construction. 
Learned counsel next dealt with the specification. The arguments 
were replied to by Mr. Fletcher Moulton on behalf of the defendants, 
and after considerable discussion between counsel and their Lord- 
ships, the hearing stood adjourned. 


Dustin UNITED Tramways CO. v. FITZGERALD. 


Taz House of Lords has dismissed the appeal of the plaintiffs in 
this case, which has been reported and discussed in our columns 
from time to time. The company is held liable for keeping the 
part of the highway over which it bas a qualified dominion in a 
state of safety, whether by sanding or any other effectual method. 


BUSINESS NOTES. 


New Publication.—The first number of the World's 
Work, the new 1s. monthly, edited by Mr. Henry Norman, M.P., 
and published by Mr. W. Heinemann, is a most excellent produc- 
tion. Educationgl matters are naturally very much to the fore, 
and other subjects discussed are municipal trading, the hindrances 
put in the way of trade by English railways, and American labour 
methods. The work abounds in articles of timely interest, and the 
pictorial side of the publication is very strong. 


Hispano-American Electrical Society.—According to 
La Energia Eiéctrica, Madrid, there bas been formed a society 
bearing this name by a syndicate of American firms in different 
branches of the electrical trade, each of which has, for many years 
past, made a speciality of constructing a certain kind of articles. The 
above journal (organ of the association “ La Industria Eléctrica en 
Espana") expresses the hope tbat this may lead to the recent 
advances of American industry becoming known in Spain, thus 
ады аш to а powerful development of the industry of that 


Electrical Wares Exported. 
WEEK ENDING Dec. 3RD, 1901. WEEK ENDING Do. 2ND, 1902. 


Adelaide  .. "m .. Value £812 Bangkok 20 . Value £63 

- Teleg. apparatus .. 2,613 Bombay T А Е 2 
Alexandria .. T T . 296 Brussels - - vie 35 
Buenos Ayres. we 459 Buenos Ayres .. 5 .. 2,004 


85 Teleg. mat. .. 100 


» Teleg. cable ji 
Calcutta n en . 295 


Teleg. mat. 1,126 


Calcutte  .. А id . . 1,59 Cape Town .. = - .. 408 
Cape Town .. $a ad ES 90 Colombo we А vd 79 
Channel Islands 8 Durban ©з i £x >. 2,064 
Chinde " V s А 79 “ Teleg. mat. .. 1,812 
Copenhagen fa 8 .. 260 Flushing po m - 0 
" Tcleg. wire .. 21 Hamburg .. vis E. bd 31 
Durban . ete 2% .. 865 Teleg. mat. vé 16 
East London T " aa 59 Hong Kong.. = “» Р 23 
$$ Teleg. mat. . A Kure .. ; p T .. 169 
Fremantle .. Ws 98 Qo 80 Le Tieport. Teleg. mat. .. 200 
Gothenburg " $3 is 65 Melbourne . е» Ls a 21 
Lyttleton .. as £s T 65 Mossel Bay .. - y T )2 
Melbourne .. i sis . 400 Nagasaki  .. БА ate 25 
18 Teleg. mat. .. 842 North Atlantic. Teleg. cable 20, 100 
Ostend з in 5% .. 220 Ostend > A ES ie 21 
Port Elizabeth  .. A 7 213 Perth.. га ae si 219 
Rio Janeiro.. ae з .. 900 Port Elizabeth .. sa РЯ 65 
Stockholm. Teleg. wire s 67 Santiago 259 sa xs 86 
b Teleph. mat. 148 Singapore .. 128 s .. 906 
Rydney 4 ie Ss .. 757 Sydney Y is ne .. 887 
Tokio . is a és 5 49 Wellington .. T - . 405 
Valparaiso .. s vs v3 60 
Weilington .. wes. des T 91 


Total .. 411,779 Total .. 429,528 


Foreign Goods Transhipped. 


Durban. Telephones .. Value £87 
New York, Elec. mat. .. E 88 


Total .. £190 


— 


Figures Relative to Superheat. — In sending a 
circular of their superheater, Messrs. McPhail & Simpson point out 
that they use nothing but mild steel in construction, and solid- 
drawn pipes. They provide suitable thermometer pockets f'r 
temperature-taking, but in all their experience they have never 
found it necessary to provide a safety valve for a euperheater. They 
also state their objection to the flooding of superheaters as liable to 
cause sediment and scale, and probably they are right. ‘There must 
arise Bome deposit when flooding is done with impure water, and 
there is always present the liability of causing mishaps to the 
engines from forgetting to drain off the water. A sheet of some 
20 results of various tests is given, showing & saving cr extra 
efficiency, whatever this mean, of 16:8 to 51:5 per cent. The latter 
figure is very suggestive of steam previously very wet indeed. Au 
average saving of 30 7 per cent. is claimed with an average super- 
heat of 544? F., figures which require more explanation before we 
can accept them. Superheating by itself will not give such results 
as are claimed, аа care ought to be exercised to differentiate 
between the economy due to superheat and that due to evaporating 
an excess of moisture carried over as priming. Figures given by 
Hutton as the probable economy from different degrees of super- 
heat are quoted by Messrs. McPhail & Simpson. We abstract a few 
of them below, with the comment that the third column is of very 
little value—the saving in heat units is the essential con- 


sideration :— 


Superheat. Coal economy. Steam economy. 

Fahr. Per cent. Per cent. 
15° 10 12 
30° 17 20 
60° 22 25 

100° . 26 30 

200° 35 40 

300° 45 50 


Football.—On Saturday, 22nd ult., the first of the 
annual football matches between the General Electric Co.’s head 
office, Queen Victoria Street, and the Robertson Lamp Works, 
Brook Green, took place at Wormrolt Farm. The game was a very 
fast and furious one. The final result was the same as in several 
preceding years, the lamp makers managing to come off victorious 
by one goal to nothing. The return match is to be played some 
time in the beginning of the year. | 


Sunbeam Lamps.—The Sunbeam Lamp Co., of Gates- 
head, has secured & contract from the Midland Railway Co. for 
electric incandescent lamps for next year, alao one for the whole of 
the requirements of the Liverpool Overhead Railway for six months. 
The same company also has in hand otber large and important con- 
tracts from the General Post Office, and other departments of H.M. 
Government. We learn that at no time, since the beginning of 
the company in 1887, have the works been so busy and the orders so 
numerous. The company claims to have solved the difticuity of the 
high-voltage lamp question, and that the type it is now making is 
equally as satisfactory as the lamps for low-voltage circuits. 


Electrical Developments.—Referring to the article 
by Mr. V. Ryan on the above-named subject which we recently 
published, the Bastian Meter Co. points out that the author’s 
implied suggestion that all practical meters Lave a “revolving 
element,” does not apply to its products; the latter represent one 
of the earliest forms of meter revived and perfected, and put in use 
to the number of 12,000. Moreover, these register the very smallest 
currents, whereas the company doubts whether motor meters of 
40 amperes capacity will always start with a single 8-с.р. lamp, 
unless it be a 50-volt lamp. 

F 
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Electrolytic Rectifier.—Under the name оѓ “ Nodon's 
Electric Valve,” a practical form of aluminium cell is being intro- 
duced into this country, for the purpose of rectifying alternating 
currents, of which the following is a brief description. Mr. 
H. Snowdon, of 52, Queen Victoria Street, E.C., is the sole 
agent for the United Kingdom. The apparatus consiste of 


Fic. 1.—VIEwW oF COMPLETE RECTIFIER WITH FAN. 


four cells shown complete in fig. 1, each comprising a 
perforated iron tube, closed at the lower end by an insulating plug, 
and provided with a terminal; passing through the plug, con- 
centric with the iron tube, is a cylinder composed of an aluminium- 
zinc alloy, and provided with a terminal. The whole thing is 
immersed in a saturated solution of ammonium phosphate. The 
action of the cell is based upon the formation of a film, stated to 


* 
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Fic. 2.—Метнор оғ CourLING CELLS оғ RECTIFIER; А, B, 
TERMINALS FROM WHICH DIRECT CURRENT IS TAKEN; M, N, 
ELECTROLYTIC CONDENSER; s, INDUCTANCE COIL. 


consist of “ phosphate of aluminium and of zinc, of alumina and of 
oxide of zinc,” at the surface of the aluminium cylinder when the 
latter acts as anode ; this film presents an enormons resistance in 
opposition to the current flow, but is reduced directly the current 
is reversed, thus permitting the current to flow freely in one 
direction only. If a single cell is used, a uni-directional 
intermittent current is obtained; by using four cells, a 
practically continuous current resulta, as shown in the di : 
fg. 2, on the method devised by M. Leo Grats. The cells 
will stand any pressure between 50 and 140 volts each, and can, of 
course, be put in series for higher pressures; they can also be used 
for polyphase currente, two cells per wire being required. An inci- 
dental advantage is the possibility of regulating the continuous 
current by means of an inductance coil in the a.c. circuit, 
instead of using & resistance, which goes some way to counteract 


the loss of energy in the cells; the efficiency of the latter 
is 75 per cent, and can be maintained at this value by means 
of insulating sleeves slipped over the alaminium cylinders. The- 
apparatus is independent of frequency, and does not exceed 
a temperature of 50° C. at normal full load. Ап example 
of the current curves, obtained by meaas of the Н >spital.er ondo- 


Fic. 3.— RECTIFIED CURRENT CHARGING BATTEBY AT 8 AMPERES. 


graph, is shown in fig. 3. The current density on the aluminium 
surface is 5 amperes per square decimetre. The uses of the appa- 
ratus for charging accumulators, all kinds of electrolytic work, 
medical appliances, &c., are obvious. An electrolytic condenser, 
based on the same principle, is shown at м, х, in fig. 2. 


Annual Dinner.—Messrs. Veritys, Ltd., Birmingham, 
held their annual works staff dinner st the Acorn Hotel on 
Monday, let inst. The chair was occupied by Mr. P. G. Ebbutt, 
managing director, supported by the works manager, Mr. G. 0. 
Donovan. After the customary toast to the King, the chairman, in 
response to The Firm," pointed out how in nine years tbe pro- 
gress of the firm had been proved by & seven-fold increase in their 
output. The dinner was followed by a smoking concert. 


Schulz Accumulators.—Messrs. Baker, Bauer & Co., 
of 3, Garden Street, Manchester, have taken up the agency for the 
Accumulatoren Werke E. Schulz, of Witten-on-Ruhr. In the cells 
made at these works the positive electtodes are deeply-grooved 
plates of lead with a strong core of solid metal, having a very large 
active surface ; they can, therefore, stand very rapid and long dis 
cbarges, and are suitable for use in generating stations for tram- 
ways, &c. In the positive plates the grooves are narrow, and are 
sub-divided for the purpose of obtaining a large active surface while 
reducing their weight and size as much as possible. They are 
formed by a Planté process, which is patented in all civilised 
countries. The negative electrodes consist of solid lead grids, 
having also & large extent of surface, which allows of the reception 
of a sufficient quantity of active matter. A special process is 
followed in the manufacture of the negative plates by which the 
spongy lead is made very porous, thus allowing every portion of the 
active material to take part in the working. The further precaution is 
taken to give the negative plates a larger capacity than would in 
the beginning be required, to prevent the decay and sulphating 
which might set in through bad treatment of the battery; yet the 
two types of plates correspond well with each other in their 
capacity, so that over-working the negative plates by an exces 
sive utilisation of the large surface which the positive plates 
possess is impossible. The other extreme, of making the positive 
plates with so large a surface that they by far outlive the negative 
ones, and the former sulphate after a comparatively short time, is 
avoided. A special method of mounting the plates is employed, 
which, with other advantages, is claimed to ensure their satisfactory 
working, durability, and high efficiency. Batteries of this type 
have been installed at over 50 electricity works on the Continent. 


E. P. S. Batteries.—The Electrical Power Storage Co., 
Ltd., bas received orders for the supply of storage batteries from 
the War Office for the Stanhope and Marlborongh lines, Aldershot; 
Bury Corporation; the Roundhay and District Electric Lighting 
Co., Ltd.; Roxburgh District Asylum, Melrose; North Riding 
Lunatic Asylum ; and the Langho Asylum. 


St. Louis Exhibition.—An excellent little pamphlet bas 
been issued by Commissioner Parker (Sanctuary House, Tothill 
Street, S. W.) giving a fair idea of this Exhibition, its aims, and 
so forth, with views of the different buildings, maps, &c. All 


interested in the show can obtain copies on application at the above 
address. 


Atlas Motors.—Messrs. Willans & Robinson, Ltd., have 
adopted Messrs. T. Harding Churton & Сов Atlas“ motors for 
driving centrifugal pumps by Messrs. Gwynne & Co., at the new 
works at Queensferry. The motors are spccially arranged with 
vertical spindles running in ball bearings, but are in other respects 


ne makere'standard four-pole type, and shunt wound for 400 
volts. 


Düsseldorf Awards. — The Körting two-cycle gas 
engine, for the manufacture of which Messrs. Mather & Piatt, Ltd. 
are licensees, was awarded two gold medals at the Düsseldorf 
Exhibition, one of these gold medals going to Gebrüder Klein for a 
700 B.. . Körting engine made by them, and the other to the 


Siegener Maschinenbau Actiengeselischaft for a similar engine of 
500 B H P. 


Catalogues.—A batch of circulars and prints has come 
to hand from Messrs. Ernest corr & Mobrram, Lt, 
describing some recent pumping, hauling, and power plaute that they 
have completed in connection with collieries and works. Circular 25 
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describes a large pumping plant put down for Messrs. Blair & Co., 
marine engine builders, of Stockton ; No. 26 describes an electrical 
winding gear completed for the Heckmondwike collieries; in No 28 
is an account of an electric power plant at the Normanby Ironworks 
Co.'s manufactories; No. 41 shows au electrical ventilating plant 
completed for the Mickley Coal Co.; No. 42 deals with electrical 
umping, hauling, and lighting plant for the Tredegar Coal and 
ron Co. for their Pochin Colliery; and No. 47 describes an elec- 
trical haulage plant supplied to the Consett Iron Co. for their 
Langley Park Colliery. The prints illustrate the firm's 300-xw. 
sets аз recently installed for the Gloucester Wagon Co., their 
standard four-pole type dynamo, small electric pumping sets, multi- 
lar Class 8 M. generator for coupling direct to high-speed engines, 
self-contained motor, electrically-driven winding gear as supplied 
to tbe Heckmondwike Collieries; also sundry haulage gearing, 
enclosed dynamos, pumps, motors, &c. 

The third edition of the Improvep ELECTRIC Grow Lame Сов 
Street Lighting" catalogue bas been issued. It is an excellent 
production both iu regard to general lay-out and printing. A variety 
of types of street standards, brackets and other fittiugs are well 
shown for arc and incandescent lighting; switch gear, automatic 
time switches, distribution accessories, and illumination photo- 
meters are described. The list is divided into three parts (1) re- 
lating to incandescent electric street lighting; (2) to arc electric 
street lighting ; and (3) gives some general notes on the subject of 
street lighting. 

A price list of Nernst electric lamps bas been published by the 
ELECTRICAL TRADES SUPPLY, LTD., of Cornwall Street, Birmingham. 

М кэввз JONES & HonsriELD, of Broomstair Works, Denton, have 
issued & new catalogue of their patent sectional and removable 
covering for steam boilers, piping, &c. 

Mrssns. DRAKE & GoRHAM, Lro., have sent us a small booklet 
containing a description of the works of the Jandus Arc Lamp and 
Eléctric Co., st Hartham Road, Holloway. An account of these 
works and their equipment recently appeared in the ELECTRICAL 
RaviIEW. 

A price list of regulators and motor-starting rheostats, got up in 
their-usual style with thumb index to sections, has been published 
by the ELECTRICAL Co, Lro. It is fully illustrated with diagram- 
matic and other illustrations. 

TRE BERLINER TELEPHONE MANUFACTURING Co, of Queen 
Victoria Btreet, E.C., has issued & fifth edition of its catalogue of 
telephones and accessories. А special effort has been made to 
make the book as comprehensive as possible. and diagrama of con- 
nections appear of nearly every telephone included. We cannot, 
of course, attempt to detail here all the numerous items, but they 
cover pretty well all requirements in telephonic apparatus. The 
illustrations are plentiful and well executed, and the general 


appearance and get-up of the publication make it more attractive 


than is sometimes the case with trade catalogues. The list will be 
of interest to all who are connected with the telephone business, 
and we may mention that a complete stock of loose sheets of the 
various illustrations and diagrams is kept for the use of any who 
apply for them. 

Messrs. SIEX ENS BROS. & Co., Lrp., have just brought out a 
pamphlet entitled ‘Electric Crane and Capstan Equipment." 
The construction of the “С” type motor is explained, and its 
suitability for this class of work referred to, controllers, switches, 
reaistances, brakes, connection boxes and other parts of a crane 
installation being also described. There are numerous excellent 
ilustrations, and tables of dimensions appear at tbe end of the 
pamphlet. 

Messrs. HAYWARD, TyLERB & Co. have placed before us a copy of 
their new M catalogue in which are described a variety of types 
of electrically-driven and other treble-barrel pumps. А brief 
1 and a small and neat picture is given of each item in the 


Two new liste have been brought out by Messrs. JOHNSON AND 
PHILLIPS, one (8 G) dealing with electric light shades and glass- 
ware, and the other (L A) being devoted to electric lighting 
accessories. 


Trade Announcements.— Messrs. R. W. Blackwell and 
Co, Ltd., announce the following changes in address of their 
branches :— Paris office, from 50, Boulevard Haussmann, to 20, Rue 
St. Georges, Paris; Paris Stores, from 83, Rue Phillippe, Girard, to 
40, Quai Michelet, Levallois-Perret, Paris. The company having 
taken over the works lately occupied by the Dunlop Tire Co., the 
Brussels offi:e and stores have been removed from 1, Rue d'Aren- 
berg, to the company's new building at 20, Avenue de Boulevard, 
Bruxelles-Nord. 

Mr. Ernest W. Dunton, chief electrical engineer at Earl's Court, 
London, has been sppointed as engineer and manager to the 
Southern Electrical Installation and Wiring Co., of Hastings. 

The Gilbert Arc Lamp Co., Ltd, of Chingford, has appointed Mr. 
David Alexander, A.M.I.E E., of 79, West Regent Street, Glasgow, 
as ite sole agent for Scotland and Ulster. and all inquiries for Gilbert 
Sn lamps and specialities in those districte should be addressed to 

Шш. ‘ 

The Allgemeine Electric Co., hitherto established at 25, Victoria 
Street, Westminster, having been amalgamated with the Electrical 
Co., Ltd., the latter company has decided to retain those offices for 
its central supply station department. All inquiries respecting 
power and lighting plant, dynamos and motors, wire and cable, arc 
lamps, Nernst lamps, incandescent lamps, fittings, &c., should, how- 
ever, be directed to the head offices, 122 and 124, Charing Cross 
Road, W.C., as heretofore. 

Mr. Henry Adams, M. I. O. E., M.I.M.E., consulting engineer and 
surveyor, writing from 60, Queen Victoria Street, E.C.,says:—"The 


paragraph in your issue of 21st ult., referring to the dissolution of 
partnership between Mr. Williams and myself, would led one to 
suppose that I have given up basiness. This is not the case, as I 
am still continuing my practice as a consulting engineer in the same 
rooms that I have occupied for the last 23 years.” 

For some years past Messrs. Carson & Evans, of 42, Finsbury 
Square, E.C., have done a large trade in general rubber goods, and a 
few yeara ago they added a branch for the supply of ebonite and vul- 
canite for electrical purposes. The firm is making a speciality of 
accumulator boxes, switchboards, switch handles and keys (solid or 
covered), insulators, bushes, bobbins, valves, washers, discs, plain 
and perforated sheet, rod, tubing, telephone fittings, and any special 
moulded or turned articles in ebonite to pattern supplied. 


Dissolutions and Liquidations.— Worcester Tram- 
ways, Ltd., on October 31st, resol¥ed to wind up voluntarily (Mr. 
John Raworth, chairman). 

The Westralian Electric Lighting and Supply Co. meets at 
Lennox House, W.C., on December 30th, to hear an account of the 
winding-up from Mr. G. Saies (liquidator). 

The General Tramways Construction Syndicate will have an 
account of the winding-up laid before it on December 29th at 43, 
Threadneedle Street, E.C. 

First meetings of creditors and contributories of the Electric 
Railways Co. are to be held to-day at Winchester House, E.C. 

The Buenos Ayres Electric Tramways Co. is windioy-up volun- 
tarily, with Mr. E. G. Summers, St. George's House, Eastcheap, E.C , 
as liquidator. | 

December 31st is the last day for receiving proofs for intended 
divideud in re Electric Lamp Regenerating Co., Ltd. — gd 

Messrs. А. Н. M. Francis & R. S. J. Spilsbury (Francis & Spils- 
bury, electrical engineers, 20, Bucklersbury, E. C.), will dissolve 
partnership as from December 31st next. After that date all debts 
will be attended to by Mr. Francis, who will continue the business 
under tbe style of Francis & Co. 


War Fands.—The employés of Messrs. Crompton and 
Co., Ltd., have now closed their subscriptions to the Soldiers and 
Sailors Wives and Families Reservists’ Fund. We are informed 
that when the war started it was resolved that subscriptions to this 
fund should be voluntary, and that 1d. per week should be 
deducted from each man’s wages.” The subscription list as now 
closed, shows that the total amount subscribed was £583 5s. 9d. 


Premier Lamps.—The Premier Electric Lamp Co. has 
secured big contracts from the Lancashire and Yorkshire Railway 
and from the Midlund Railway for the supply of incandescent 
lamps for the year 1903. | 

Book Received.—* The Vii Eastern Telegraph Social 
Code," compiled by R. T. Atkinson. London: Wm. Hutchinson 
and Co. and К. Т. Atkinson, Salisbury House. 1902. 5s. net. 


ELECTRIC LIGHT AND POWER NOTES. 


Baltimore.—4A syndicate has purchased interest to the 
amount of two million dollars in the Baltimore electric power 
companies, and has formulated a scheme to provide Baltimore with 
electricity to work street tramways, public lighting, &c., the scheme 
to take two years in carrying out. 


Birmingham.—An explosion took place in Colmore 
Row last week through the fusing of an electric cable in a junction 
box near the corner of Newhall Street. The heavy cover of the 
junction box, a slab of concrete in an iron frame, was hurled into 
the air, but fortunately those who were in the vicinity were not 
injured. The fusion of the main caused a momentary interruption 
in the electric lighting of the neighbourhood. This seems to be the 
firs& incident of the kind in Birmingham. The Corporation 
experts have failed to discover any escape from the gas mains, and 
are unable to account for the explosion. 


Blockley.—In order to take advantage of the: electric 
light installation provided by Messrs. Spencer & Co., of Stratford- 
on-Avon, the Parish Council has adopted the Lighting Act. With 
36 street lamps the annual cost will be £75 17s. 34d. 


Bradford.—On Friday, the 14th ult., the first large 
2,000-H.P. engine and generator installed at the new Corporation 
electricity station in Valley Road was put on to the circuit for the 
supply of the electric tramways. For the first few days the load on 
the engine was kept comparatively light, in order to make sure that 
the working was satisfactory. On Monday, the 17th ult., full load 
was put on the engine for the first time, and the fuli tramway 
service was resumed, and has since been maintained. The engine 
has been running for six hours each day since this date, and has 
proved itself to be thoroughly reliable and satisfactory. The con- 
tractors for the engine, Messrs. Cole, Marchent & Morley, Ltd., of 
Bradford, are to be congratulated upon the expeditious way in 
which they bave carried out the erection, and the same must apply 
to the British Westinghouse Electric and Manufacturing Co., Ltd., 
of London and Manchester, who were responsible for the erection 
of the generator. Owing to the very short time at their disposal, 
the work has had to be pushed on with the utmost despatch, and it 
is highly satisfactory to find that in spite of this high pressure of 
work, not the slightest hitch has occurred in starting the engine and 
getting it on to the load. It was only in the Spring of this year 
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that it was possible to commence building operations on the new 
station in earnest, and in the nine months that have elapsed since 


_ ther, the large engine house and boiler house have been completed, 


and 4,000 H.P. of plant, comprising boilers, economisers, engines 
and dyuamos, with the numerous accessories that go to make up an 
electric lighting statioo, has been installed. The carrying out of 
this work, in the way in which it has been done, reflects the greatest 
credit upon the staff of the Corporation electricity department, and 
Mr R. A. Chattock, the city electrical engineer, is to be con- 
gratulated upon a performance that has been rarely equalled in the 
history of electric lighting undertakings. Mr. W. Jones, the 
Buperintendent engineer at the works, and Mr. N. A. Atkinson, the 
clerk of works, must also be mentioned as having contributed very 
materially to the success that has attended the carrying out of the 
work. The late chairmen and dgputy-chairmen of the E.L. Com- 
mittee, Messrs. Shaw, Moorhouse, Croft and Akam, and the existing 
chairman, Mr. Councillor C. E. Dowson, and deputy-chairman, Mr. 
Alderman J. Hustler, took a close personal interest in the work, and 
gave great assistance in its execution. 


Brazil.—The Brazilian Government has recently issued 
& regulation requiring all vessels navigating the River Amazon to 
be provided with electric light projectors in order to avoid colli- 
sions. It is stated that this decision affects 500 steamers. 


Brighton.—The work of laying the foundations for the 
new electricity works at Portslade is now completed, and the con- 
tractors for the steel superstructure have taken the place in 
hand. Very considerable difficulties have been encountered, and 
the work has cost nearly £50,000, which is very greatly ia excess of 
the estimates. The present site used to be the old entrance to 
Shoreham Harbour, and consequently the foundations had to be 
taken down a great deal deeper than was at first anticipated, as the 
ground was chiefly made up of sea beach and mud. However, the 
chief difficulties now having been overcome. it should not be long 
before the building begins to take shape. When finished it will 
undoubtedly be one of the finest stations in the South of England. 


Cheshire Power Scheme.—4A scheme is in course of 
preparation for the incorporation of a company for the manufacture 
of gas for power purposes, and electricity for power and for sale in 
bulk for lightiog purposes. The area to be covered by the com- 
pany's operations is to comprise the whole of the county of Chester, 
as much of the county of Derby as lies north-west of Chapel-en-le- 
Frith and Bakewell ; the county of Stafford north of, and including, 
Tutbury, Uttoxeter, Stafford and Gnosall; as much of Flintshire as 
comprises Buckley, Connah’s Quay, Mold, Holywell, and Hawarden; 
and as much of the county of Denbigh as comprises the borough 
and district of Wrexham. The manufacture of gas and the 
generating of electricity are to be carried on at stations to be 
erected at Sutton, near Runcorn; at Stone, in Staffordshire; at 
Bollington, in Cheshire; and at Acrefair, near Wrexham. The 
water required for condensing purposes is to be drawn from the 
Macclestield Canal. The title of the company is to be the North- 
Western Electricity and Puwer-Gas Co. 


Croyden,—In bis report to the С.С. on the fire at the 
electricity works, the electrical engineer, Mr. J. Gray-Scott, states 
that it began in the test room, but was instantly fcllowed by a 
second fire in an underground chamber below the switchboard ; the 


former was readily extinguished, but the latter, which involved the 


mains from the switchboard to the generators and the feeders, could 
not be overcome until the station was shut down. Notable courage 
was snown by Mr. Thompson, the senior shift engineer-in-charge, 
in entering the chamber and endeavouring to extinguish the flames 
at the risk of his life, and the other members of the staff are higuly 
commended for their zeal in re-establishing the supply. "The actual 
cause of the fire is not known. ~ 


Derby.—The T.C. has authorised the Tramways Com- 
mittee to engage the services of an expert, to report upon various 
aites for the proposed station for the generation of electrical energy. 


Dundee.—The proprietors of the People's Journal have 
introduced into their establishment a four-roll printing machine, 
which ig driven by electric power, each half being connected to a 
25-H.. motor, supplied by Messrs. J. H. Holmes & Co. The 
installation is on the well-known Holmes-Ciatworthy system. 
Power is taken from the town mains. 


Eastbourne.—Mr. W. C. C. Hawtayne, the consultir g 
engineer, has reported that the rubber-covered cables which were 
at one time used largely by the late company have gradually given 
out, and that the somewhat frequent breakdowns have all occurred 
on these old cables, which are laid in practically ail the main 
thoroughfares. No fewer than 11,600 yards of new cable will be 
required to replace that which is practically worn out, at a cost of 
£7,500. The EL. Committee has adopted the engineer’s advice, 
and recommends the Council to proceed with the work. 


Eccles.—Jhe T.C. on November 26th decided to erect 
100 Nernst electric lamps in the borough in order to improve the 
street lighting. | 

The Когой elecirical engineer, Mr. Angus, has been instructed 
to report fully upon his scheme for increasing the demand fcr el:c- 
tricity, inclading the adoption of a syetem ot prepayment meters. 


Felling. —On Monday Ше U.D.C. decided to accept the 
offer of Messrs. Handcock & Dykes, electrical engineers, to advise 
the Council upon electrical matters. 


France.—The Southern Railway of France posseases near 
its station at Bordeaux extensive shops, which give employment to 
about 1,000 workpeople. Until a short time back, saya the Revue 
Générale des Chemins de Fer, steam and gas engines varying in size 
from 1 to 100 H P. had been used to drive the machine tools, which 
number 100, but the management has just installed an electric 
plant, beirg convinced that electricity would prove more economical 
both for lighting aud power. The entire installation was entrnated 
to the Société Alsacienne de Constructions Mécaniques, of Belfort. 
The power-house equipment comprises at present three generating 
sets, each of 500-н.р, capacity, but sufficient space bas been left for 
a fourth set. Each set consists of a Corliss engine couplei to a 
direct-current shuot-wound generator having an output of 1,400 
amperes at 240 volte. The dram-wouod armature is keyed direct 
on to the engine shaft. There are two balancing sete, one of which 
is kept in reserve. А nine-panel switchboard distributes the current 
to eight main circuits. The motors are arranged within a radius of 
500 yds. from the power house, with the exception of two of 15 H P. 
each, which are situated nearly tnree-quarters of a mile away and 
are used to operate pumps. The lightiog load amounts to 250 aic 
lamps and 2,700 incandescents. There are 46 motors installed, 
aggregating 775 H..; the sizes vary from 1 ta 60 н.р. Two 45-ft. 
turntables are operated by motors; the current is led by under- 
ground cables to two concentric insulated copper rings clamped 
to the centre support of the table. From these rings the current is 
taken off by two brushes apnd conducted by lead-covered cables to 
the motor, which revolves with the table. A switch placed near the 
motor, with a rheostat, sllows the turntable to revolve ia either 
direction. A 15-H. p. motor operates a capstan which is used to haul 
cars filled with ashes up an inclined plane, from which their con- 
tenta are shot into trucks, 


Germany.—It is proposed to establish a central power 
station at Gravenstein, Scheswig, for the supply of electricity for 
electric lighting and power purposes inthe Sunderoitt peninsula. 

The gas company at Hirschberg, Silesia, has decided to establish a 
central electric lighting station in the town. 


Gorton.—The U.D.C. has decided to take the necessary 
steps for obtaining theiconsent of the B. of T. for a two years’ 
extension of time.in which to carry out its obligations under its 
electric lighting order. 


Hebden Bridge.—The U.D.C. has discussed an applica- 
tion for sanction to borrow £12,000 for the provision of a gene- 
rating station. Anoffer from Halifax Corporation to supply the 
needs of the district was considered as an alternative, and the 
matter was referred back to the Committee for farther considera: 
tion. 

Last week new plant at Halifax, and a transforming station at 
Hebden Bridge, 74 miles distant, which have entailed a cost of 
£27,000, were inaugurated. The current is transmitted to the trans- 
forming station from Halifax at a pressure of 5,500 volte. The 
cost has been greatly increased, by comparison with the actual 
needs of the moment, because of the prospect of supplying Hebden 
Bridge in bulk. 


Hull.—It was reported at the meeting of the Corporation 
E.L. Committee on November 28th, that owing to the increased 
demand for electricity, considerable extensions of the plant would 
be necessary at no distant date. In view of the fact that it was 
nearly 16 months since the Committee decided to order the last two 
additional engines, and that those engines were not yet delivered or 
at work, the electrical engineer advised that one additional engine 
and dynamo of 800 I. k. P., and two additional boilers should be 
-included in the new plant, as it appeared certain that they would 
be required by the time they were able to be set to work. Ап 
additional economiser was required at the generatir g works. Finally, 
Mr. Barnard recommended mechanical stokers and coal elevators fur 
four boilers. | 

The Committee instructed the engineer to prepare plans and esti- 
mates for the suggested extensions and to invite tenders. 

It was also decided, in order to encourage the use of power for 
long hours, to adopt the Leeds Corporation's scale of charges, ш 
which the price was dependent on the number of unite used per 
horse-power per annum, giving а cheaper rate to those works where 
the motors were used for longer hours, from 2d. to 1d. per unit. 
Electricity used for cooking or other heating purposes to be charged 
at 2d. per unit as heretofore. This scale of charges, it was 
suggested, should not interfere with the special scale for large 
works. The report was adopted. 


India.—The Indian. Government has decided to adopt 
electricity for lighting and punkah-pulling in the military hospita 
and cantonments, and has authorised an installation at Furt Atto 
at the cost of a lakh of rapees. 


Keighley.—On November 27th a L.G.B. inquiry s 
held into the application of the T.C. tor & loan of £4,775 for pee 
lighting purposes. There was only slight opposition, ou the g ami 
that the electricity works were not paying. The electrical pe m 
Mr. Smith, said that, although the Corporation did not sell an: 91 à 

lıke the quantity of electricity which would make the ira » 
paying concern, yet the demand had this year increase 
20U per cent. 
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Fife Power Scheme,—A Bill is to be promoted in the 
next session of Parliament to constitute а comoany with powers to 
supply electrica] energy in the County of Fife. The proposals in 
the Bill involve the establishment of five electrical generating 
stations at suitable intervals over the county, with distributing 
mains to all the chief towns, collieries and manufactories. In the 
Fife area it is estimated that there are over 400 collieries and 
factories; there are railways and tramways in some of the tawna, 
and others are being promoted or suggested. All these conld he 
supplied with power by the proposed company. At present in the 
area there is only one town or dietrict where there is power to 
enpply current, namely, Kirkcaldy. Here the supply іч in the 
hands of the Corporation, which will most likely be prepared to 
supply energy at from 4d to 64. per nuit. It, however, will 
be catering for an “ electric lighting load " and not for the “ power 
load " which the company desires t obtain. By the scheme in the 
fill it is expected the electrical energy will he much more cheaply 
prodaced, and it is intended to charge from 14. to 14d. per unit for 
power. Toe promoters seek power to supply in bulk fo anv 
Corporation or tramway company or other “authorised” body which 
should desire to take current from them. 


lH .t Power Scheme.—The Kent Electric Power 
Syndicate is very active just now. It bas recently purchased tbe 
Cbatbam undertaking of the Chatham and District Electric Light- 
ing Co for a large sum; it has been (and is, in fact, now) running 
with tbe Rochester Corporation, and the Chatham and District 
Light Railways Co., in endeavouring to obtain powers to run 
electric framways through Rochester snd district, and from 
Rochester to Gravesend and Maidstone, and recently it gave 
notice of its intention to apply to the B. of T. for a prov. order to 
supply electrical energy in the districts of Strood and places 
between that town and Dartford. 


Leek.— On the recommendation of the Electricity Com- 
mittee, the U.D.C. has decided to apply to the B. of T. for an 
extension of the prov. order for three years from June 25th, 1902. 
This is nothing if net cool. 
know that tbe B. cf T. cannot extend the order for a single day 
(though it can bane the order up and say nothing about it for any 
length of time, but that is another story). 


Llangollen.— An electric lighting and power company 
has been formed to carry into effect an extensive project of install- 
ing electric light in Llangollen. i 


London.—Crry.— From a circular recently issued by the 
Charing Cross and Strand Electricity Supply Corporation, Ltd, it 
appears that the prices cbarged for electrical energy are 5d. and 2d. 
per unit for lighting, 3d. and 2d. (or a flat rate of 24d.) for power. 
The generating station at Bow will provide for a supply equivalent 
fo over a million 8-с.р. lamps, and storage has already been pro- 
vided of wore than twice the capacity of any other battery plant in 
the kingdom. There are 18,000 8. c. p. lamps connected to the City 
mains of this Corporation, and contracta for 40,000 more have been 
entered into; the supply in the west end amounts to about 280,000 
lamps, so that the importance of tbe City supply is rapidly becoming 
comparable with that of the older undertaking. The printing and 
publishine trades have lareely taken up electrical power for driving 
their machinery, finding it both eminently suitable for this pur- 
pose, and inexpensive. 

CAMBERWFLI, —A motion to purchase the County of London and 
Brush Provincial E L. Co’s. undertaking in the district was die- 
cursed by the members of the Boroveh Council Jast week. 

A deputation from the Municipal Association presented a rerolu- 
tion unanimously adopted at one of the largest public meetings 


ever held in Camberwell in condemnation of the proposed purchase. 


The spokesman said that the ratepayers felt that. the Brush Co. was 
all along aware that electric Jigbting could not pay in Camberwell, 
and had undertaken the work, which had been done with feverish 
haste, in the belief that tbe undertaking would be purchased by the 
Rorough Council. Gas wss cheaper in tbe district tban in any 
other portion of the kingdom, and it was impossible for electricity 
to successfully compete with it under the most favourable circum- 
stances, 

Another deputation from the Ratepavers' Association also pro- 
tested against the suggested purchase. The report of the delegates 
appointed by the Council to consider the question was presented. 
They made no recommendation. 

Councillor Tomkins moved: Tbat, subject to the site being a 
Ratisfact.ry one and the mains laid found to be in good working 
order, an offer shonld be made to purchase the Brush Co's. inetalla- 
tion within the confinea of the borough, together with all their 
riehts in relation to their Camberwell order, for a sum not exceed- 
ing £140,000, snch offer to include tbe land and exclude tbe 
machinery at Wandsworth, with a proviso for the company to 
supply the Council with current in bulk at 12d. per unit for a period 
not exceeding three years.” The propoeal to purchase was opposed 
on the ground of expenro. With the erection of a generating station 
and the purchase of machivery, it was argued the total capital 
expenditure would be nearly a quarter of a million. Councillor 
Tomkins's proposition was negatived by a large majority, only seven 
voting in ita favour. 

After discussion, it was unanimously resolved: “ That the reference 
to the delegates be discharged, and thati they be thanked for their 
report.” 

Subsequently a notice was read from the Brush Co., stating that 
they propored to commence the supply of direct current at a 
declared pressure of 410 volts. A communication was also read 
from the London Electric Supply Corporation of! its intention to 


Evidently the Leek U.D C. does not: 


pply for powers to supply electricity over a further portion of the 
borough. 

STEPNEY.—The Borough Council at a meeting on Wednesday last 
week decided to inform the L. C. O. tbat it was in favour of a renewed 
application being made to Parliament for powers authorising the 
Council of any Metropolitan Borough supplying electrical energy to 
expend money upon the wiring and fitting of consumers’ premises. 

GnERNWICB.— Notices were received at the meeting of Greenwich 
Borough Council on Wednesday from the Blackheath and Green- 
wich District Electric Lighting Co., Ltd. of its intention to 
Jay mains along Church Street, Bridge Street and Norman Road, 
along the scuth side of Woolwich Road, from Victoria Road to 
Church Lane, and also along a portion of Anchor and Hope Lane. 
No opposition was offered. 

SourTHwaARE.—On Wednesday last week, at the meeting of the 
Borough Council, notice was received from the London Electric 
Supply Corporation, Ltd, of its intention to lay high and low 
pressure distributing mains in Great Charlotte Street, New Cut, 
Broad wall, Short Street, and to construct underground converter 
chambers and inspection boxes. No objection was offered tn the 
proposal subject to the work being commenced within three months, 
and that it be carried out to the satisfaction of the borough engineer. 
It was reported that 24,642 8-c.P. lamps (equivalent) had been con- 
nected with the Borough Council’s mains for light, and 2,618 for 
power. 

PRCKHAM.— The М.В.С. bas decided to‘ abandon the proposed 
electric lighting scheme. 

IsLinGton.—Tbe M.B.C. has resolved that on and after January 
Ist the charge for electricity supplied to private consumers shall be 
either tbe existing scale, viz, 7d. and 4d. per unit, or a flat rate of 
5d. per unit, and that on and after that date all consumers be allowed 
the free use of meters. 


Maidstone.—The Maidstone Gas Co. has engaged an 
electrical expert to ascertain whether the recent fatal gas explosion 
on the river bridge was caused by the Corporation electric light 
cables, which run close to the gas mains. The cable has been cut 
and tested, and a section sent to tbe B of T. 


Mansfield.—Rapid progress is being made in the erection 
of the electricity works, which the Corporation is constructing at a 
cost of £50,000. It is hoped tbat the works will be completed by 
March next. Apart from the public lighting of the town, 55 appli- 
cations have been received for 3,500 8-c.P. lamps. А refuse 
destructor and an inclined railway are included in the scheme, the 
actual capital expenditure on the electricity works proper being 
£40,000. 


Market Drayton.— Last week the formal opening of the 
generating station of the Market Drayton E.L. and P. Co., Ltd, 
took place. in the presence of a large number of guests. The work 
was carried out by Messrs. Edmundson's Electricity Corporation, 
Ltd, whose managing director, Mr. F. E. Gripper, explained the 
installation to the visitors. The plant consists of a Davey-Paxman 
locomotive boiler, and а 45-kw. Belli:s-Parker steam dynamo, 
running at 480—530 volts. A Pritchetts & Gold battery is provided, 
aod tbe usual accessories; space is left for duplicating the plant. 
Mr. C. W. Bentley is tbe resident electrical engineer, and has 
pressed on the work with all possible speed, besides connecting 
consumers’ installations and erecting public illuminations comprising 
600 lamps for the opening ceremony. 


Mexico.—The Mexican Government has granted a con- 
cession to Mesars. German, Roth & Co. to put down a plant to 
utilise the water power of tbe River Verde in tbe generation of 
electrical energy. 

Newstead (Notts.).—' Tbis mining village has now got 
an installation of the electric light, the colliery company having 
completed a scheme. 


Ormskirk,—The U.D.C. on November 25th decided to 
dispose of its prov. order for electric lighting to some company 
which would work it and give the Council the option of repurchase 
at an agreed price. 


Rotherbam.—At a meeting of the Board of Guardians, 
some comparative figures were given aa to the cost of electric light 
versus gas at the Rotherham Hospital. Gas: 1901, June quarter, 
£25 6s. ; September, £22 10s. 9d. ; total, £47 16s. 9d. Electricity: 
— 1902, June quarter, £21 18s. 1d. ; September quarter, £20 138. 1d. ; 
total, £42 11s. 9d. 


St. Helens.—The Electric Supply Committee has 
instructed the electrical engineer to undertake the wiring of con- 
sumers' premises, to wire certain houses free of charge ав an experi- 
ment, and to charge the consumer 6d. per unit for the energy con- 
sumed. The charge rvling under ordinary conditions ів 44d. for 
ligbting and a maximum of 2d. for power. 


Swinton and Pendlehury.—The Lancashire Electric 
Power Co. has offered to supply the U.D.C. with electricity for 
lighting from its station in Trafford Park by October lst next. 

The U.D.C. bas declined the offer of Messrs. Enright & Co, of 
London, to devise a scheme of electric lighting for the town. 

The Salford Corporation has intimated to the U.D.C. that 
it intends to promote a Bill in Parliament in which it is proposed to 
empower the U.D.C. to transfer to the Corporation all or some of 
its powers, or works constructed under the Electric Lighting Order. 
The U.D.C. has decided to oppore tbe inclusion in the Bill of any 
such clause, the Council being determined not to part with its 
powers to, anyone. P | | 


, 
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Shipley,—The U.D.C. has decided to apply to the 
L. G. R. for sanction to borrow £45,000 for electric light and power 
purposes. 

The Electricity Committee on November 25th recommended that 
the salary of the resident electrical engineer (Mr. H. D. Schofield) 
sbould be increased from £160 to £200 per annum. Mr Schofield 
was given an advance of £50 six months ago. The recommendation 
was referred back to the Committee. 


Slouglhi.— Notice of the intended transfer of the U.D.C.’s 


prov. order to the Slough and Datchet E.S. Co. appeared in the 
London Gazette for November 28th. 


Spain.—La Sociedad La Minera Asturiana has applied 
for a corcession to put down a plant to utilise the water-power of 


the River Nalon at Locoballes, in the generation of electrical 
energy. 


Switzerland. — The recently completed hydro-electric 
installation of Vouvry, in Switzerland, which utilises the waters of 
Lake Tanay with a fall of 950 metres, now boasts of the highest 
existing head of water, being nearly 50 per cent. higher than the 
Gurtepellen, near Geschuen (at the north entrance of tbe St Gothard 
tunnel) or the Chapareillan, which were hitherto considered to 
possess the highest falls. The Vouvry power station belongs to the 
Société des Forces Motrices de la Grande Eau, and utilises in the 
first instance a fall of 200 metres, working with a supply of about 
1,250 litres. The electric energy thus produced із distributed in 
various villages іп the Rbhóoe valley. The coupling of the two 
stations, which possess alternators of the same voltage and periodi- 
city, and capable of being put into action on the same system, will 
permit of not only greater security, hut also a greater total power 
than the sum of the two worked separately. Allowing the water 
to flow from Tanay Lake as required in the power station, from 
10,000 to 12,000 нр. can be developed, but the present installation 
is only of 2,000 m P., while 2,000 нр. additional is about to be 
installed. The turbines were supplied by the Mechanical Construc- 
tions Co., of Veney, and by M. Duvillard, of Lausanne. The tur- 
bines of the former drive alternators of Messre. Brown, Boveri and 
Co., of Baden, and those of M. Duvillard drive alternators furnished 
by the Electrical Industry Co, of Geneva. All the alternators 
produce single-phase current at 60 amperes, at a pressure of 5.500 
to 6,600 volts at 50 cycles per second. ‘The present installation of 
2,000 H.P., including initial expenses—water, rights, &c.—bas cost 
a matter of 800,000 francs, or 400 francs per horse-power. The 
subsequent 2,000 H р. to be installed will necessitate the laying of & 
new conduit and four new electric unite, at a total cost of 300,000 
francs, which will reduce to 275 francs per horse-power tbe cost of 
the first 4,000 H.p. This rate will be further diminished as the 
station approaches completion. 


Totnes,— The Totnes Electricity Supply Co. having 
asked the B. of T. to defer consideration of the revocation of the 
E.L. order for a year, the Board replied to the effect that on a 
deposit of £500 being paid it would be prepared to consider the 
matter. In answer to thie, the company stated that the under- 
takers were now prepared to put in hand and complete the com- 
pulsory works within 12 months, and would forthwith pay the £500. 
Tbey had made satisfactory arrangements with Messrs. Crompton 
and Co, who were prepared to aid them finavcially, and to execute 
the works if the necessary extension of time were granted. When 
the matter came before the T.C. on November 26th it was decided 
to withhold consent to the extension of the order at present. Io the 
meantime a committee is to consider the matter. 


Wallasey,— On Tuesday last a L С.В. inquiry was held 
with respect to an application of the U.D.C. for power to borrow 
£52,350 for the purpose of electric lighting aud traction. The elec- 
trical engineer estimated that, upon the basis of the average increase 
in the demand for electric light since the installation of electricity, 
a sum of about £26,000 would be required to meet the demand for 
the ensuing year. The traffic upon the tramways was increasing 
very rapidly, and, assuming that 45 additional cars would be required 
by the Tramways Committee during the next seven years, £26,000 
would be ample to provide an efficient plant to generate sufficient 


energy to properly run 70 cars. The inspector pointed out that 


witbin seven years much more economical machinery might be intro- 
duced, and they might be burdened by an ancient plant. He 
wanted them to bave everything that was necessary for three years, 
but he would not advise them to make provision for seven years. 
We fail to see on what grounds the inspector (Mr. R. H. Bicknell) 
based his suggestion that within seven years up-to-date plant will 
have become obsolete. 


Weymouth.— A fierce agitation is going on both for and 
against the Corporation's electricity supply scheme, and a poll of 
the ratepayers was taken on Monday last. 


Wigan.—The R.D.C. has decided to obtain a prov. order 
empowering it to supply electricity in ite districts. The area com- 
prises the parishes of Haigh, Shevington, Wrightington and 
Parbold. 


ELECTRIC TRACTION NOTES. 


Altrincham. — At a meeting of members of the 
Altrincham, Ashton-on-Mersey and Backlow Councils held recently, 
the representatives of these bodies unanimously adopted a resolu- 


tion recommending the three Councils to oppose the Bill to be 
promoted by the B.E.T. Co., with a view to united action in order 
to obtain a joint prov. order for the constraction of tramways in their 
respective districte. The Sale Council has decided to accept the 
B.E.T. Co.’s offer. 


Burton-on-Trent,—4As an outcome of the order granted 
to the Midland Railway Co., the TC. has decided to apply for a 
prov. order authoririog the Corporation to construct electric tram. 
ways from the foot of the bridge up Ashby Road to the borough 
boundary, and from Bresrwood Hill, Winshill, up High Bank Road 
to Ashby Road, so that all the lines in the borongh shall be owned 
by the Corporation. The railway company will lease the lines, and 
take energy from the Corporation. 


Central London Railway.—Delivery of the motor cars 
to take the place of the electric locomotives will commence in the 
early part of next year. 


Chatham.—The Coroner’s inquiry into the Chatham 
tramway accident was closed on 26th ult. Charles Taylor, a driver 
in the employ of the Chatham and District Light Railways Co., 
deposed to discovering flats on the wheels of the car on the day 
before the accident and reporting the occurrence at the power 
station. The wheels locked as he was descending Chatham Hilland 
the car skidded, but he attributed this to his applying the hand 
brake too hard. In summing up the Coroner pointed out that in 
the opinion of Major Pringle, the Board of Trade inspector, the fact 
t"at more passengers were carried on the car than there was seating 
accommodation for did not eontribute to the accident. The unfor- 
tunate mishap seemed to be due to the fact that the driver, in direct 
contravention of his orders, started down the bill without waiting 
for the pilot, and perhaps allowed the car to attain too great aspeed 
at the beginning of the downward journey, then 1‹ ві control, and, 
either from ignorance or loss of nerve, failed to reverse the current 
when be found the car was travelling too fast. That he acted negli- 
gently in doing this was clear, and he could not be. acquitted of 
blame. The question for tbe jury to decide was—Was the nepli- 
gence of so grave a nature as to amount to criminal negligence, or 
was it only censurable negligence? The jury returoed a verdict 
that the victims came by their death through injuries received from 
the accidental overturning of the car, and that the accident occorred 
through the negbgeace and incapacity of the driver, Frederick 
Charles Pearce. They added a rider that in their opinion the regu- 
lations of the company are not sufficiently enforced with regard to 
sanding and cleaning the rails, especially on gradients, and also with 
regard to the conduct of the drivers. They also expressed satis- 
faction that the company hud decided to abandon the route down 
Westcourt Street, which, in their opinion, was dangerous. 


Cheshire Lines.—It is stated that the Cheshire Lines 
Committee are considering the advisability of going in for the 
electrification of their lines between Manchester and Liverpool It 
is proposed to seek Parliamentary powers. 


Glasgow.—The work of erecting the overhead equipment 
on the Clydebank extension of the Corporation tramways has been 
stopped on account of delay on the part of the Post Office autho- 
rities in altering the position of some of their wires on this route, 
which cannot be proceeded with until permission is obtained from 
headquarters. 


Gioucester.—The T.C. has unanimously decided to 
convert the existing horse tramways ito light electric railways as 
soon as practicable. With regard tothe question of joint ownership 
of the line between the T.C. and the C.C., which has been under dis- 
cussion for a long time, the clerk to the county authority bas 
advised that the terms to be settled between the two bodies should 
be referred to the Light Railway Commissioners. The T.C., how- 
ever, whilst willing to confer with the Commissioners upon the 
matter, are not agreeable to refer the whole question of terms, 
because they are not prepared to 1uu any risk of loss in the working 
of a line outside the city, and which would not be their property. 


Heckmondwike.—At a meeting of the D.C. on 24th 
inst. it was reported that the negotiations with the B.E.T. Co. had 
been completed, and a resolution was unanimously adopted 
authorising the signing of the necessary agreement. 


Hove.—On Monday, December Ist, the T.C. met to 
finally decide whether to promote a Tramway Bill this session of 
whether to allow the B.E.T. Co. to come iu. After a long contro- 
versy it was decided for the Corporation itself to promote the 
Bill. Among the speakers was Alderman Washington, who spoke 
against the Corporation scheme. Later, when the meeting voted, 
he, by mistake, voted for the Corporation, and by his vote only was 
it decided that the Council should go to Parliament for a Bill of 
its own. Had he voted as he meant to do there would have been 
no municipal scheme next session. That the question should have 
been decided in this fashion is extraordinary. One important 
announcement was made during the meeting—that the Tramways 
Committee has entirely abandoned the proposed Western 
lines. 

IIford.— The U. D. C. is applying for a prov. order to 


enable the tramways to be extended to Hainault Road and Cran- 
brook Road. 


Light Railway Scheme.—The London and South- 
Western Bailway Co. has givea notice of an application to ae 
Light Railway Commissioners for an order to authorise the con 
struction of the Totton, Hythe, and Fawley light railway. 
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Liverpool. — The work of electrifying the Mersey Tunnel 
Railway is rapidly approaching completion. Tbe contract term 
expires on January 15th, 1903. The generating stat ion for supply- 


ing current for working the new electrical train service bas been 


erected by the aide of Shore Road, Birkenhead. The station cor- 


. giste of two buildings, vis, & boiler house and a generator house. 


The generating house is 145 ft. long, 51 ft. wide, and 68 ft. high. 
A chimney stack, 250 ft. high, rises from one side of the boiler 
house. Five Westinghouse generatora, three of 1,200 kw., and two 
of 200 Kw., representing, roughly, 6,500 нр, coupled direct to com- 
pound Westinghouse engines of marine type, will be employed to 

roduce energy. Steam will be supplied by nine water-tube boilers 
of the Stirling type. An automatic conveyor will he provided for 
moving coal from the discharging bank to the boilers. In the 
Mersey tunnel the track has been relaid, and two additional lines 
bave been laid to serve as conductors. The cables conveying the 
curreot from the generating house to the conductors in the tunnel 
will pass down the ventilating shafts. Considerable alterations 
have been made in the track outside the tunnel, to adapt to the 
new plan of working. Fifty-seven new cars for the electrical ser- 
vice are being built by Messrs. G. F. Milnes & Co., of Hadley. Each 
trailer car will be 60 ft. long, and will be divided into three com- 
partments, In the end compartments the seats will be longitudi- 
nally arranged, and will accommodate 22 persons. In the centre 
compartment the seats will run crosswise, and will accommodate 16 
persons. In the motor cars arpace equal to 10 seats will be set 
apart for baggage. The first-class cars will be finished in mahogany 
and bird'«eye maple, and the other cars in birch and bird's-eye 
msple, all highly polished. Each compartment will ba lighted by 
a 16-c p. incandescent lamp. The cars will be provided with West- 
ioghouse air brakes. The stations will be lighted by electricity, arc 
and incandescent lamps being ust d. At the James Street station a 
number of alterations have been made with a view to facilitating 
the movement of passengers, more especially in the working of the 
lifts. Between the Liverpool Central station (low level) and 
Hamilton Square station, Birkenhead, a 3 minutes’ service of trains 
will be run from 55 am. to 1132 p.m. On Sunday a 3 minutes’ 
service wil] be worked from 95 am. to 1044 p.m. A frequent 
service will be maintained to the other local stations. The work 
has been carried out under the euperintendence of Mr. J. W. 
Cowper, of the Westinghouse Co. 

Tbe Tramways Committee has directed Mr. A. B. Holmes, 
M.I C.E., electrica] engineer, and Mr. C. R. Bellamy, manager, 
to examine any patents which seem suitable for use in the Cor- 
poration departments, and to report to the Committee respecting 
the rame. 

Manchester. The electric tram service in the sonthern 
districte of the city was inangurated on Monday last. The routes 
generally have been r«adjusted, and cars now run through the city 
toand from tbe suburbs, greatly to the relief of the congested 
central thoroughfares: 150 miles of track are row controlled by 
the Corporation, and, according to a recent report of the Tramway 
Committee, “ this is connected with a much larger system of tram- 
ways aggregating probable some 500 miles of track." Some old 
horse tramlines on the north and north-eastern sides of Man- 
chester yet remain to be electrified, connecting with the towns of 
Oldham, Ashton, &c. These will probably be completed by the end 
of March, 1903. 


Моѕсоз. — Тһе Commission of the Don has just approved 
of a project for the construction of an «xtensive system of electric 
tramways in Moscow. It has been decided to ask the authorisation 
of the Government to таїзе a Joan of 4 million roubles to realise the 
first portion of the enterprise. Tbe entire undertaking will cost a 
matter of 40 million roubles, and will take tive years to complete. 


Neweastle-on-Tyne.— At a meeting of the Tramways 
Committee on the 27th ult. the question of power at the city station 
was again considered. It was pointed out that the Committee was 
face to face with an imperative need for more power, and Mr. 
Le Rossignol was able, acting upon pri: r instructions, to lay before 
the Committee some suggestions as to meeting the demand. He 
now reported that he could obtain in about four weeks’ time an 
engine to increase the supply of electricity. There was a 1,500 H. p. 
engine, which bad been built for the Bolton Corporation, which 
they could have in the time named for £10,000. It was a 
compound vertical ergine. He aleo mentioned other engines 
which it would be possible to get, but the one which met with mest 
acceptance was a 1,250-H P. engine which had come vut of a Govern- 
ment gunboat, which could be bad for £4,350. This was a triple- 
expansion engine, and generally met with favour, ultimately it 
being decided tbat the gunboat engine should be hired, if possible, 
with the option of purchase; the question of purchase was left in 
the bands of the chairman and the vice-chairman. lt is reported 
that a tender for the construction of a new dynamo has been 
accepted for £5,993. 


Northampton.—At the meeting of the T.C. on Monday ` 


the Tramways Committee reported that, during the firet year's 
working by the Corporation of the electric trams, a net profit of 
£955 7s. 5d. had beeu made, the gross profit being #2,580 15s. 3d. 


Notts and Derbyshire.— Notice has been given to tbe 
various local authorities in Notts and Derbysbire by Messrs. Ash- 
well & Tutin, solicitors, of Nottingham, to tbe effect that a company 
intends to promote a Bill in Parliament authorising the construc- 
tion of no less than 40 lines of clectric tramways in the two 
counties. The echeme prcvides for tramway communication 
between Ilkeston, Shipley, Heanor, Codnor Park, Ripley, Alfreton, 

outh Normanton, Blackwell, Hucknall-under-Huthwaite, Heage, 
elper, Milford, Duffield, Allestree, Derby, Spondon, Ockbrook, 


Long Eaton, Beeston, Nottingham, Wollaton, Trowell, Sandiacre, 
Stapleford, Eastwood, Basford, Carlton, Arnold, Hucknall, Torkard 


апа Alfreton. 


Poona.—Tt has been proposed to have tramways in 
Poona connecting the principal parta of the citv and the cantonment 
with the railway station. There ia some talk of utilising the water- 
power available in the Bhatgar Lake, some 40 miles away, for 
generating the electricity. In that case electric lighting would go 
hand in hand with electric traction.— Indian Engineering. 


Rochester and Chatham,—The Rochester Corporation, 
the Kent Electric Power Syndicate and tbe Chatham and District 
Light Railways Co., are all seeking to obtain powers to provide a 
system of electric tramways through the districts named. 


Salford and Prestwich.—The new line to Prestwich, 
connecting with the Salford tramway system, is to be opened to-day 
(Friday), at least in part. The work is being done under contract 
by the Salford Corporation. 


South Staffs.—The B. of T. has renewed the license for 
the use of steam on the South Staffordshire Tramways for another 
six months, pending the completion cf the electrical equipment. 


Swansea.— Eighteen members of the Council have paid 
their visit to Paris an seen the sights thereof, including the Dolter 
surface contact system. 


Switzerland.—The electric tramway from Bremgarten 
to Dietikon, connecting the valley of the Reuss with the tramway 
system of the Limmat valley, may serve as an example of how this 
modern method of transport can be vtilised to the benefit of a 
district. To generate the electric current the water power of tbe 
R. uss was available, while the excellence of the road between the 
towns made it possible for the track to be laid witbout much 
labour. Added to this, the railway service of Bremgarton was very 
unsatisfactory, tbe town being at the terminus of a branch line. 
Consequently the local authorities of this enterprising little place 
decided to build а tramway or light railway connecting Bremgarten 
with Dietikon, where a good train service was available. The line, 
64 miles in length, was laid along the main road, and consists of a 
single track of 1 metre gauge. There are three passing stations, 
where the lines are laid so far apart as to allow two cars to pass 
each other with about 2 ft. to spare. The greatest curve has a 
radius of 98 ft. The maximum gradient amounts to as much as 
60 per cent. for à distance of 100 yards, but the mean gradient is 
314 per cent. The power station contains two turbire-driven 
dynamos of 85 нр. each, delivering current at a pressure of 750 
volts. They are compound-wound machines of the Oerlikon Co., 
baving an efficiency of 91 per cent. at full lead, and 88 per cent. 
at half-load. The trolley system has been installed, tbe rails 
acting, as usual, as retura conductors. The line pressure is 700 volts. 
The rolling steck comprises three motor cars, three passenger 
trailers, and two closed goods cars. The motor cars and trailers can 
Beat 18 persons, with standing room for 10 more on the platforms. 
The motor cars are equipped with two 35- H.P. motors, giving a speed 
of 7 to 8 miles per hour. The total cost of the installation amounted 
to £37,200.— Schweizerische Bauzeitung. 

Walsall] —The new tramway lines which have been laid 
through Bloxwich extending tbe system as far as the Bell Inn, were 
inspected last week by a representative of the Board pf Trade in 
presence of members of the Waleall Corporation and officials. 


Wirral.—On Monday, at the meeting of the Wirral 
District Council, Sir John Willox, M.P., and Mr. Gill and Mr. 
Maple, solicitors, submitted the scheme of the proposed Birkenhead 
and Chester Tramways Co. The Council's surveyor is to report 
on the Bill. 


TELEGRAPH AND TELEPHONE NOTES. 


ANl-British Cable to India.—In the House of 
Commons on 2nd inst, Sir C. Dilke asked the First Lord of the 
Treasury whether tbeattention of the Government had been directed 
to the recommendation of the Committee on Cable Communica- 
tione, presided over by Lord Balfour of Burleigh, in favour of a 
cable connecting the Cocos and Ceylon, or the Cocos and Singapore, 
and thus giving an alternative and an all-British line to India; 
and whether any steps were being taken towards the construction 
of such a cable. Mr. Balfour, in reply, said that the matter was 
engaging the attention of the Government st tne present time. 
They were waiting a reply from the (iovernment of India, with 
whom they had been in commun'cation. 

On Thursday Sir Edward Sassoon asked the Postmaster- General, 
as representing the Secretary of State for the Colonies, whetber 
be will consider tbe advisability of arranging with the Pacific 
Cable Board that in the interval before opening the Pacific cable 
to public traffic, or at any other early and convenient date, the con- 
tulting engineers to the Board should conduct a series of speed 
trials over the Vancouver to Fanuing Island cable to ascertain, in 
the interest of scientific knowledge, bow many letters per minute 
this cable is cay able of carrying under the simplex and duplex con- 
ditions of working, and under either or both of these conditions 
when an autor абс curb is employed; and whether a report cf such 
trials, together with the final tests after the laying of this cable, can 
be made public. 
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Australasian Telegrams.—The Direct United States 
Cable Co., Ltd., notifies the opening on Monday next of a new all- 
British telegraph route, vid direct cable,” to Australia, and New 
Zealand, &c., at a tariff of 3s. per word, by way of Canada and the 
cables of the new Pacific system. 


Cardiff.— Last week the Town Hall Committee con- 
sidered a report with reference to the telephone communication at 
the new buildings in Cathays Park. The electrical engineer (Mr. 
Ellis) said the National Telephone Co. wanted approximately £110 
per year for supplying departmental and inter-departmental com- 
munication, which, capitalised, would mean about £2,000, and, in 
his opinion, the installation would not cost more than half that sum 

if done by the Corporation. It was resolved that tenders should be 
invited for the installation of the departmental and inter-depart- 
mental system of telephones. 


Civil Responsibility of Telegraphists.—It is reported 
that the Berlin Courts have pronounced a condemnation against two 
telegraphista for having transmitted in a Stock Exchange telegram 
the word Kaufen (to buy) in place of Verkaufen (to sell), which 
caused grave financial trouble to the sender and receiver. This 
decision is based on the new civil code of Germany, which holds 
all employés pecuniarily responsible for the errors committed 
during their service. Those readers acquainted with (ће “ Morse“ 
code, will readily understand how such an error could arise. The 
two culprits have lodged an appeal, in which they urge that the 
senders did not avail themselves of the power of having their 
telegram repeated and compared, which 14 the stipulated means of 
preventing error, and which would have led to its detection in this 
case. The High Courts have not yet pronounced final judgment. 
The Riforma, a telegraphic review published in Madrid, in com- 
menting on this case, makes the following excellent points:—'* Our 
opinion," says our Spanish contemporary of tbis charge is that errors 
committed in the transmission of telegrams are caused by the bad state 
of the lines, defects in the apparatus, the bad and unintelligible 
handwriting of senders and operators, the speed at which telegraph 
work has to be performed, and not by the ill-will of the telegraphist. 
Thus, the deficiencies of the employé, or his inattention caunot 
constitute a motive of penal responsibility, because the circumstances 
exclude intention, which is the sol» basis for responsibility. 
Tbe regulations allow senders to have their telegrams repeated and 
compared, and furnish a meaus of preventing errors involuntarily 
committed in transmission ; if this means is not employed they run 
the risk of getting their telegrams altered by the above-mentioned 
causes and cannot attribute to the telegraphist cther responsibility 
thau that of baving committed a fault independent of his will. If 
such a criterion of responsibility as that of rendering a telegraphist 
pecuniarily liable for mistakes in telegrams be established, it will 
create a condition in which the salaries of telegraphists will be 
insufficient in view of the risks of the profession. Errare humanum 
est, and if such a position were arrived at its logical outcome would 
be to hold the doctor responsible for errors in his diagnosis should 
bis patient die, and the lawyer if his clients lose their case! The 
errors in telegraph transmission cannot be prevented by coercive 
measures, but by forethought and provision. Good lines, good 
apparatus, well remunerated and normal work arranged in such a 
way that the staff take a keen personal interest in the service; these 
are the means of establishing the best and most perfect telegraphic 
service.“ 


Italian Progress in Telegraphy and Telephon v.— 
In order to improve the connection of the Contiaent with Sardinia, 
the iron-wire from Rome to Orbetello has been replaced by a 3 
mw. wire of phorphorised copper. On September 29 h a new cable 
was laid between Puntanera and Spiaggia Grande, to eecure tele- 
graphic communication between Sardinia and the Island of 
Carloforte. On November lst the nev telephone line between 
Milan and Switzerland commenced its working. Tbe Rome to 
Paris line is ready, the only questions to be settled are the connec- 
tions of the call-boxes with the Central Office in Rome and the 
tariff. 

Minister Galimberti has nominated three representatives for the 
Conference on wireless telegraphy, among whom 18 Comm. Cardarelli, 
Head of the Italian Teleeraphs, who will shortly proceed to Berlin. 
Comm. Cardarelli is well-known to many English Telegraph 
с сіаів in consequence of hia sojourn here some years ago. 

Municipal Telephony,—The Scarborough Corporation 
Telephone Committee on November 25th ac epted the draft of the 
license of the Postmaster-General for the establishment of а 
municipal telephone system. 


Portsmouth Telephones.— The National Telephone Co. 
announces a cheap service with unlimited calls, for £4 17s. 6d. 
per annum. At first sight (says a local paper) this looks 
like the commencement of a telephone war similar to that 
now in progress at Tunbridge Wells, as the Corporation’s 
annual charge for an unlimited service is 45 17s. 6d. 
‘O1 making inquiries we learn that tbe rate is for the 
‘party line’ system which was introduced into Portsmouth some 
18 months or so ago. The rate for a ‘party line’ has hitherto been 
£6 per annum.“ The system is based upon co-operation between 
subscribers to the number of two or more, who agree to have all 
their telephones placed upon the same line. By this means 
capital charges are materially reduced, and the company are 
enabled to give the service at the reduced charge, as compared 
with the £10 per annum charge for an entirely private line. Mr. 
Bennett, the consulting engineer, engaged by the Portsmouth 


Corporation, has made a report to the Committee, following upon 
another inspection of the municipal exchange. He states that 
work is proceeding satisfactorily, and that notwithstanding that 
the amount sanctioned by the L.G.B. was £1,100 lees than he 
estimated, it will be sufficient to establish the municipal svstem in 
Portsmouth. All underground work in connection with the 
exchange has been practically completed, and the exchange at the 
Towa Hall is also in working order. When Mr. Bennett reported, 
about 140 subscribers were joined up and speaking, and it was 
hoped that between 40 and 50 would Ъз put on each week until 
the whole of the 1,150 are joined up. 


Telegraphic Iaterruptions and Repairs :— 


CABLES, . INTERRUPTED, REPAIRED, 
Latakia-Cyprus ee ee ce ee ee ee June 20, 1599 ов ee 
Communication with Carthagena and Barran- 
quilla (Columbia) e s T i 


Trinidad-Demerara No. 1 ss .. Aug. 27, 1901 


Trinidad-Demerara No. 2 is 25 .. Nov. 1, 1902 .. December 1 
Dominica-Martinique. - ae và .. May 8, 1902 vs 
Dominica-Guadeloupe.. ға - E .. Nov. 4,1902  .. 

Bt. Lucia-Martinique .. e» Мау 6, 10023 . 


Guadeloupe-Martinique ә zw M ..M 
Santa Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902 
Puerto Plata-Martinique vs à 


a ds . July 10, 1902 
Guantanam)-Mole St. Nichola oe .. Aug, 4, 1902 
Cayenne-Pinheiro " Aug. 18, 1902 
Bt. Lucia-St. Vincent. Sept. 19, 1902 
Reissi-Issa a б „. Oct. 22, 1902 
Reissi-Yemani .. A - " . . Oct. 22, 1902 
Cadiz-Teneriffe .. x T 85 . . Nov. B, 1902 
Zanzibar. Mombassa ` 8 T . Nov. 25, 1302 


S tvebondo-Bandjermasin . Nov. 25, 1902 ы, 


LANDLINES :— 

Route tía Hanekin on Persian territory .. .. Feb. 94,1900  .. T 
Communication with Tientsin and Taku vía 
Helampo an. Yes sa = x .. July 18, 1900 ,. ee 
Communication with Maranham .. .. Bept. 19, 1902 : 
Majunga-Tananarive .. sia .. Nov. 80, 1902 


Tunbridge Wells Telephones.— Тһе тех says that 
in the election for the largest ward at Tunbridge Wella on 
Saturday, Mr. Nicholson, the late chairman of the Telephone Com- 
mittee, stood as an avowed opponent of the sale of the Corporation 
telephones, and was opposed by Mr. Walter Harris. The result 
was: Harris, 589; Nicholson, 375. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Barrow.—January 5th. Two 250-Kw. steam generators, 
switcbboards and piping. See “ Oficial Notices” to-day. 


Bradford.—December 13th. Electric lighting for the 


new central baths and public hall. Specifications (£1 13.) from the 
City Architect. 


Brightou.—December 23rd. Tramway tracks, bonding, 
and wood paving. See Official Notice; November 28th. 


Bristo}].—December 8th. 380 5-amp. d.c. open type arc 
lamps. See “ Official Notices " November 28th. 


Bristol.—December 11th. Water-tube boilers and 
accessories. See Official Notices" November 21st. 


Ruluwayo.—February 26th, 1903. Establishment and 
working of au electric tramway. See ‘Official Notices Nov. 21st. 


Cardiff.—Tenders for tools for use at the Council's main 


car depót. Specification from Mr. Arthur Ellie, electrical engineer, 
Cardiff. 


Chloride Electrical Storage Co,— Lead ashes and 
peroxide ; zinc chloride, ashes and residue. Зее Official Notices 
to-day. 


Clacton.— December 22nd. Two Economic boilers, 
piping; two 100-kw. steam dynamos, balancer and boosters; 
switchboard; cables, &.; accumulators; crane. See “ Official 
Notices" November 14th. » ` 


. Devonport.—December 20th. Overhead equipment for 
Corporation tramways. See '' Official Notices " to-day. 


Dewsbury. — December 11tb. Two steam dynamos 
(200 and 300 xw.) See Official Notices November 28th. 


Dublin.—December 8th. The D.U.T. Co. wants tenders 
for general stores, including electrical supplies, for a year. See 
* Official Notices November 21st. 


Durham.—December 8th. Trimdon Grange Colliery 
Co. invites tenders for 12 months' supply of various stores ineluding 
electric light fittings. Forms of tender from the Storekeeper. 
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 France.—January 1st. The Prefectural authorities of 
the department of Calvados are inviting projects until January 1st, 
1903, for the construction and working of an electric tramway, 
for the transport of passengers and goods between Trouville and 
Honfleur, a distance of about 10 miles. Particulars may be 
obtained from, aod proposals are to be sent to, La Prefecture de 


Calvados, Caen. 


Harrogate.—December 6th. 4-Kw. d.c. dynamo com- 
plete and switchboard. See Official Notices November 21st. 


Hebden Bridge. — December 22nd. Gas engines, 
dynamoe, booster and balancers, battery, switchboard, crane and 
cables. See ''Official Notices " to-day. 


I. C. C.— December 11th. Wiring and fittings for electric 
light and bell installations. See Official Notices November 28th. 


Luton. — December 15th. Distributing mains. See 


“ Officia] Notices " to-day. 


Mullingar.—December 9th. Repair and renewal of 
battery. See “Official Notices“ November 28th. 


N.-E. Ry.—December 8th.  'lelegranh apparatus and 
stores (six months’ supply). Mr. C. H. Ellison, Telegraph Depart- 
ment, York. Also stores including carbons, wires and cables &c. 
E. H. Clark, Stores, Gateshead. . 


St. Pancras.— December 9th. Covered testing truck. 
See “ Official Notices " November 28th. 


Salford. —December 6th. Single pilot wire, See“ Official 
Notices " November 28th. 


Sunderland.—Jannary 2nd. Lancashire boiler, with 
fittings, &. See Official Notices“ to-day. 


Swansea.—The Graigola Merthyr Co., Ltd., is inviting 
tenders for the supply of electrical goods and fittings. Particulars 
from the company’s offices, Cambrian Place, Swansea. 


Sydney, N.S.W.—December 17th. Cables, joint boxes, 
&c. See “ Official Notices " November 28th. 


Wallasey.—January 15th. Steam dynamo, Lancashire 
boiler, condensing plant and cooling tower. Вее Official Notices " 
to-day, 


CLOSED. 


Admiralty.— The tender of the Sir Hiram Maxim 
Electrical and Engineering Co., Ltd., has been accepted by the 
Admiralty for a supply of Maxim“ incandescent electric lamps, 
and we understand that amongst tbe firms they have recently 


supplied with large quantities of lamps, are Messrs. Edmundson's for 


central stations, and Messrs. Dick, Kerr & Co. for traction work. 
" Maxim " amps have also been supplied to the House of Commons, 
and some time since some 300-volt lamps were made for the Royal 
Arsenal, Woolwich, which are said to have given every satisfaction. 


Barrow-in-Furness,—The tender of Messrs. D. Bruce 
Peebles & Co. has been accepted by the Barrow.in-Furness Cor- 
poration for reversible ligbting booster and reversible traction 
booster for their electricity station, the price b»ing £1,090 10s. 


Bristol,—Messrs. C. A. Parsons & Co. have secured the 
order from the Corporation of Bristol for Avonbank Electricity 
Works, for two direct coupled single-phase steam turbo-alternators, 
each having a normal output capacity of 750 Kw. at 2,200 volts, 
aud an emergency output of not less than 950 Kw. at 2,200 volts for 
three hours. Messrs. Parsons have also secured the order from the 
Corporation of Portsmouth for two 500-kw. turbo-alternators, with 
surface condensers and pumps. 


Bristol.— The Corporation Electrical Committee on 
Friday accepted the tender of Messrs. Siemens Bros. & Co., Ltd., 
for cables, and that of Messrs. Bumstead & Chandler, for induced 
draught plant for the second instalment of the plaot at the Avon- 
bank Station. 


Neucastle-on-Tyne.— The Т.С. on Friday accepted the 
tender of British Western Co. for a new dynamo for the electricity 


works at £5,993. 
The Tramways Committee has accepted the tender of Mr. W. 
Worley for the erection of new car sheds on the West Turupike. 


Reading.— Messrs. R. W. Blackwell & Co., as con- 
tractors for the electrical overhead equipment for the Corporation 
tramways, have accepted the tender of Messrs Rowland Carr & Co. 
for the supply of the whole of the cast-iron bases, collars, tinials 
and pole guards required. 


Willesden.—The D.C. has decided to accept the tender 
of tbe Reason Manufacturing Co. for the supply of combined 
electrolytic meters and demand indicators for £3 10s, or £4 each 
according to capacity, the number of the order to be limited in the 
prtsent instanos to 250. 


Saturday, December 6th.—At 2 p.m. 


FORTHCOMING EVENTS. 


Friday, December 5th —At 8 p.m. Institution of Junior Eugi- 
neers, Westminster Palace Hotel. Paper by W. J. 
Tennant, on The Planimeter, explained simply, 
without Mathematics." 

Institution of Electrical 

Engineers (Students' Section). Visit to the generating 

station of the Central London Railway. 


Monday, December 8th.—At 8 p.m. Society of Arte, Cantor 
Lecture III., by Prof. Vivian B. Lewes, on The Future 
of Coal-Gas and Allied J]luminants.” 


Tuesday, December 9th —At 8 p.m. Institution of Electrical 
Engineers (Glasgow Section). 


At 8 pm. Institution of Civil Engineers. Paper to be 
а further discussed High-Speed Electrical Generat- 
ing Plant," by T. H. Minshall. 


Wednesday, December 10tb.—At 7.30 p.m. 
trical Engineers (Birmingham Section). 
versity, 

Cold Storage and Ice Association (at the Institution of 
Mechanical Engineers, Storey’s Gate). Discussion on 
“ Municipal Trading." | 

At 8 p.m. Institution of Electrical Engineers (Birming- 
ham Local Section) Meeting in tbe University. 
Address by Mr. Henry Lea on Recent Progress in 
Electrical Engineering in Great Britain.“ 


Thursday, December 11th.—At 8 p.m. Institution of Electrical 
Engineers. Meeting at the Institution of Civil En- 
gineers. Paper on The Photometry of Electric 

Lamps," by Dr. J. A. Fleming, F.R S. 


Wednesday, December 17tb.—Institution of Electrical Engineers. 
Annual dinner in the Grand Hall of the Hotel Cecil. 


Institution of Elec- 
The Uni- 


NOTES. 


Proposed U.S. Electrical Laboratory.—Our Niagara 
Falls correspondent writes as follows:—''At the last session 
of the Legislature of New York State a Commission was 
appointed to consider the question of the advieability of 
the State establishing an electrical laboratory. This com- 
mission consists of State Engineer Edward A. Bond, Charles P. 
Steinmetz, of the General Electric Co., and H. W. Buck, elec- 
trical director of the Niagara Falls Power Co. The Commission 
has held several sessions since it was formed, and on November 13th 
it held one of its final sessions in Niagara Falls. It is understood 
that the Commission will report in favour of the establishment of a 
laboratory by the State, also in favour of a standardisation bureau. 
Among other interesting facts brought out by the commission is that 
the capitalisation of the companies in New York State, involving 
the use of electricity, amounts to $1,462,015,595, while the capitalisa- 
tion of companies engaged in the manufacture of electrical apparatus 
is $217,974,695, making a total of the capital interested 
$1,680,590,290. In these figures is represented the capital interested 
in the use of electricity in the Empire State alone. "Considering 
the manner in which electricity is growing in popular use and 
application throughout the world, it is no wonder that other States 
and countries will watch with a vast amount of interest these 
important steps about to be taken by New York State—a State that 
ів the happy possessor of the greatest electric power development 
aud source of supply. The location of the proposed electrical 
Jaboratory will, no doubt be a question for future decision, but 
Nisgara Falls is quite hopeful that it will be located there. In 
fact, the claim is advanced that there is every reason why it should 
be located at Niagara, where a large amount of power, at any 
voltage, would always be on tap for experimental purposes. For 
this reason, and considering the object of the proposed laboratory, 
it would appear that no other place could be a rival of Niagara. It 
is understood that, should the laboratory be established, it would 
act as arbitrator in disputes over electrical matters, while it would 
serve as a standardisation bureau, the benefits of which would be mani- 
fold to all parts ot the State. Every city and town and every individual 
consumer of electric light would be in place to be benefited. The 
inaccuracy of meters on the quantity of current supplied to 
individuals would come up for treatment and remedy. Owing 
to a lack of standardisation, many cities get good public light- 
ing and others get very bad. When a standard is adopted by 
the State authorities all should fare alike, and there should be an 
improved betterment of the illumination in many places. There 
would be no end of work for the Jaboratory officials. To-day there 
are many disputes arising from mutual induction, especially between 
circuits carrying large currente and the circuits used for the trans- 
mission of incelligence, notably the telegraph and telephone lines. 
Another point is the crossing of circuits and failures of insulation 
resulting, in accidents toilife. The subject of electrolysis has long 
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been a question of consideration in many municipalities, and in all of 
these places the electrolysisof underground pipes is a feature of alarm. 
In the systems of insulation and installation the insurance com- 
panies in all sections are vitally interested. Then the new depart- 
ment would have the settlement of all- disputes between 
manufacturers and buyers as to the eificiency of apparatus, and in 
this way a high standard would be established. The question of 
transmitting power at high voltages through thickly-populated 
sections would, no doubt, have consideration, especially when the 
transmission is made by pole lines. The transmission of voltage 
on overhead lines often causes trouble between the electrical com- 
panies and municipalities. It is also probable that the laboratory 
would bave to do with disputes between manufacturers of electro- 
chemical products and the general public, especially where and 
when poisonous gases or noxious gases are liberated during the pro- 
cess of manufacture, damaging surrounding property and causing 
much injury to the general health of a locality. As Niagara Falls 
advances as an electro-chemical centre, such a laboratory would be 
a great benefit to it Under the conditions of to-day large sams of 
money аге expended in the adjustment of disputes that might 
easily and satisfa-torily be settled by laboratory officials, removing 
a heavy burden from both sides of a contest. In case a 
standardisation bureau were established the official authority 
from it would supersede the expert witnesses. At pre- 
sent, (stranve to say, the“ electrical standards come largely 
from Germany, and there are not always adaptable to the conditions 
in the United States. One of the most important features of the 
proposed laboratory would be to have several thousand horse-power 
always available, as stated, and phenomena could be observed as 
well as valuable experiments made. As the equipment! of the 
laboratory world be thoroughly complete, it might be expected that 
the standard reached would be as high as anv in the world. Con- 
sidering the industrial prominence of New York State, the action 
of the next Legislature on thia question will be awaited with much 
general interest, while it may be expected that the complete report 
of the Commission above mentioned will have much in it of interest 
to the electrical industry.” 


Scotch and German Steel.—The question of exclusive 
dealing appears to crop up both in the unions of the employed and 
the federations of the emplovera. Whenever found it is bad in 
priuciple. Messrs. Denny & Co., the Dumbarton shiphuilders, 
write:tota.Glasgow paper that some time ago they purchased some 
plates from a Scotch firm of merchants,'"specifying Scotch brands, 
and the order was placed with a firm outside the combination of 
Scotch steelmakers; but four of the plates were bigger than could 
be rolled by an cutside firm, and were ordered from Germany, and 
Messrs. Denny very properly refused them when they discover d 
the fact, and they asked one of the Scotch combination firms to 
roll them these four plates. The firm declined, unless Messra. 
Denuy would reject the whole of the plates supplied by the out- 
eide mille, in addition to rejecting the German plates. "This meant 
the scrapping of 110 tons of gcod and suitable Scotch plateg 
and a loss of £500 to the makers, who offered to bear this 
loss rather than Messrs. Denny sbould be inconvenienced. 
Mess7s. Denny would not allow them to make this sacrifice, and 
appealed to the combination firms rot to: force them to go to 
Germany for plates, a thing Messrs. Denny had never yet done; 
but the combination would not listen to reason, for they were deter- 
mined to force allthe outside firms into tbe association ring—a 
piece of tyranny which out-Herods all the follies in this direction 
of the trades unions. Thus Messrs. Denny have probably been com- 
pelled to go to Germany for plates they would prefer to buy at 
home. Not without cause did Mr. Crosland produce his book, the 
"Unspeakable Scot,” if these be the methods of the supposed 
educated Scot. Messrs. Denny, having put their pen to paper, go 
on to point out that the combination are supplying boiler plates 
for abroad at £1 per a ton Jess than they charge home 
firms, a bit of American evil dealing which all must con- 
demn аз un-Engli-b. Messrs. Denny vouch for the truth 
of this. Hoere an association of steel makera deliberately set 
themselves to a given evil course of actior, and in the doing of it 
have no more sense, than to compel a firm like Denny & Co. to buy 
German plates. It is not as though Denny's were known to go 
abroad for stuff. They have hitberto refused to do so. The law of 
conspiracy should surely be as applicable to these Srotch plate 
rollers as to the humbler striker who coerces his fellow labourer by 
unlawful persuadings, be they bricks or bludgeons. 


The Accumulator Industry in Germany and 
Industrial © Kartells.“ Dr. Frarz Peters has recently been 
discussing in the Centralblatt für Accumulatoren und Elementenkunde, 
of which paper he is editor, the financial position of the accumulator 
industry in Germany. This industry bas suff red in common with 
the other branches of the electrical engineering industry in 
Germany from over-capitalisation and over-production, and in 
addition to these evils there have been the further losses incurred 
by the failure of portable accumulators for tramway and similar 
purposes. Dr. Peters admits. that the portable accumulator 
industry is practically dead. As regards the manufacture of 
stationary accumulators, he notes that all the leading firms are 
tending towards the production of a common type of cell, marked 
by extreme simplicity and low cost of manufacture. The thousand- 
and-one patents which have been taken out in this industry, have 
therefore not proved of much value, excepting for the purpose of 
capital inflation. Success in the accumulator manufacturing industry 
to-day is more a question of cheap purchase of the necessary raw 


materials—lead, sulphuric acid, and glass—than of ownership. ot 


patents and production of novel designs of cell, and firms with 
lack of capital are therefore heavily handicapped. The “ Кане" 
for regulation of prices, which was formed early in 1901, had a life 
of only one year, and failed owing to the price-cutting indulged in 
by the two outside firms. The beavy fall in the price of lead 
during 1901 facilitated this collapse, as it enabled the firms in 
question to underbid the “Kartell.” Since February, 1902, free 
competition has reigned amongst the German firms manufactori 

accumulators, many failures have occurred, and mach ill-feeling 
has been caused amorgst the survivors. Dr. Peters is of opinion 
tbat a second Kartell” will be formed later on, but that more 
failures will first occur and tbat some of the older firms will succumb 
in the struggle. The new combine will, he thinks, take control not 
only of prices and production, but also of purchase of raw materials, 
since contracts for the supply of the whole industry with 
lead and sulphuric acid could be more favourably entered 
into when purchasing on such a large scale. While we 
object, on principle, to“ Kartells“ for the regulation of production 
and prices, we admit that they are preferable to the indiscriminate 
pricc-cutting which results when production in any industry bas 
greatly outstripped the demand ; and the system of regulation by 
“ Kartells,” customary in Germany, is at least free from the danger 


of over-capitalisation, which seems inherent in the English and 


American system of forming huge trust companies. Bat if all the 
weaker firms in Germany bave been weeded out, and if the pro- 
ducing capacity of the remaining works is about equal to the 
demand for their products, why cannot the industry continue its 
existence without a “ Kartell?" Independence of that kind seems 
to be considered an impossibility ia Germany at present, and it is 
interesting to note that Dr. Peters does not even discuss it. We 
are afraid that this tendency to rely on artificial aids for industry is 
contagious, as we can trace its existence in manufacturing circles in 
this country. If regulation and control are necessary for the maiu- 
tenance of healthy and flourishing industries in this openi 
twentieth century, we hope that it will be along the lines of the 
German “ Kartell,” rather than on the " Trusts” principle, that the 
development may occur in this country. . 


The Crawtord-Voelker Lamp.—The following note 
appeared in the Scientific American recently:—'' The inventor of 


the Crawford-Voelker lamp claims to have discovered a method of 


effecting a chemical union of several rare metals or earths with 
carbon, thereby obtaining for the first time a true carbide filament. 
The filaments made under the new process are said to porsess а 
higher specific resistance than carbon filamenta; seem to disinteg- 
rate much more slowly, and are practically un form in their resist- 
ance. Lamps running to such high voltages as .500 have been 
successfully made, and apparently do not possess the same delicacy 
as the 200-volt lamp of commerce. The Crawford- Voelker lamp at 
the start shows an economy of 39:8 per cent.; after 500 hours of 
burning there is 50'4 per cent. economy. At the end of 1,000 hours 
41 6 per cent. economy is shown. These percentages are based upon 
tests made by Sir William H. Preece, with lamps of various manu- 
facturers." 

We wonder who is responsible for this note, and what Sir W. H. 
Preece will think of it? We need hardly remind our readers that 
Sir W. H. Preece never tested the Crawford-Voelker lamp. We do 
not think he ever will. 


College Education.—A correspondent of the New 
York Electrical World (J. H. Armstrong, B.A.), writing on the 
necessity for maintaining a high standard in American colleges, 
saye :—" It does seem to me to be illogical and foolish for. our 


colleges to lessen the number of years required for graduation. 


Speaking from experience, I am satisfied that I was poorly enough 
qualified at the end of four years for post-graduate study, although 
I was possibly as bright as the average. What seems to be the 
tendency of the college toward contraction in curriculum is, I 
believe, only a spurt. Within the second decade of its experience 
we shall see the climax of the aberration, and the true American 
college cycling back into line. The prodigal will return to his 
father’s bouse of his own accord, and the elder brother will frown, 
but tbe household will rejoice. To contract the college course is 
only to cripple the graduate for the work that lies before him.” 


Electric Heating of Trains.—The Compagnie de 
l'Ouest (France) is at present making some interesting trials on its 
electric line between the Invalides and Versailles, The electric 
heaters are placed on the floor between two seats, each of which 
accommodates two passengers, eo that one footwarmer serves four 
passengers at the same time. The heating apparatus is composed 
of a double series of five such beaters in brass, 80 centimetres long 
by 14 centimetres wide. Each group of five heaters is placed 
directly in contact with the current of the line at 600 volts; each 
apparatus works, therefore, at about 110 volta and consumes 
1 ampere. The total consumption for the carriage is 1,100 watte. 
Taking 15 centimes (144.) as the price of the kilowatt, the cost is 
16˙5 centimes (1ў4.) per hour. It is to be remarked that each group 
affords heat to 40 passengers. 


Institution of Civil Engineers.—The discussion on 
Mr. T. H. Minsball's paper on High Speed Generating Plant, 
which was read before tne Institution of Civil Engineers on Tues- 
day evening, will be continued next Tuesday, wben a good debate 
is expected, as several advocates of American low speed engines 
have signified their intention to be present. 
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. The Electrical Industry of Switzerland. — The 
Electro-Technical Society of Switzerland has recently published ita 
thirteenth annual report, the statistics embodied in which prove the 
flourishing state of the industry in this country. The companies 
which actually supply electricity number 194; there are aleo 41 
private power transmis: ion plant». The following table shows the 
power used for generating the energy :— 


Publíc Private 
installation. installation. Total. 
Water power ... TN . 176 39 215 
Gas or petroleum engines ... 13 1 14 
Steam ... T eae Ber 5 1 6 
Total 194 41 235 


СЕЕ — — 


The total possible output amounted to 160,900 Kw. approxi- 
mately, including both private and public installations. The 
following table shows roughly to what use the electrical energy 
was pot :— | 

For electro-chemica! purposes (allowing for 
1,500 Kw. lying idle on account of the 


calcium carbide crisis) ... 24,000 23 % 
For electric railways ius 14000 14% 
For electric lighting and power 64,700 63% 


London County Council.—The Council decided at the 
meeting on Tuesday to lend £4,035 to the Battersea Borough 
Council for electric lighting works and meters. 

The adjourned report of the Highways Committee was submitted 

in relation to the proposed conversion of certain short lengths of 
tramways to electric traction as set forth in these columns a week 
ago, the total expenditure being estimated at £133,000. In a report 
on the prospect of the lines, the Finance Committee stated that the 
roadwork for the three miles of double track now contem- 
plated is estimated to cost about £4,000 per mile more 
than the contract rate for the Tooting lines, and about 
42,500 more than the estimate for the 194 miles passed in January 
Jast. The excess of the present estimate is stated to be due to the 
large amount of special work in proportion to the lengths of line, and 
the allowance for alteration and diversion of gas and water pipes 
being greater in central districts. It is also considered doubtful 
whether some portions of the existing concrete and paving can be 
re-used, and an allowance has been made for possible contingencies, 
such as night work, &c., and other matters which may be seen to be 
necessary when drawings have been prepared. It is extremely 
difficult to estimate what the receipts and expenses will be from 
these small pieces of track, but the Finance Committee are informed 
by the tramways manager that the reconstruction and electrical 
equipment will be of great advantage to the whole of the southern 
tramway system. The electrification of the Southwark Bridge line 
will give another terminus nearer to the City than any of the 
existing termini, and the tramways manager states that a very 
frequent service will eventually be required over this tramway. 
The Finance Committee are in some doubt, however, as to the extent 
of the financial return on the other sections of line. The interest 
and sinking fund charges on the outlay will amount to about 
£9,650 in the first year, and they think that in all probability some 
portion of this sum will really be a charge against the receipts of 
other sections of the undertakiny. 
| Тһе Bridges Committee presented а report referring to tbe 
lighting of various bridges across the Thames. With regard to 
Waterloo Bridge the Committee stated that it was proposed to 
complete the electric lighting of the structure by the provision of 
nine additional standards and lanterns at an estimated cost of £250, 
whilst the cost of connecting the lamps with the generating station 
on the Victoria Embankment would amount to £400. 
. The Highways Committee asked the Council for authority to 
issue advertisements inviting applications for the position of 
assistant electrical engineer, at a salary of £500 per annum oa the 
staff of the tramways department. Applicants are to have had 
both technical and practical training and experience in the design- 
ing and construction of electrical machinery, the preparation of 
specifications and the running, repair and maintenance of electrical 
plante in general. 


Personal.—We understand that Mr. William Young, 
who was fora number of years with the Edison & Swan Co., has 
become associated with the Mackey " lamp, having concluded an 
arrangement with Mackey’s Electric Lamp Co., Ltd., of Bermondsey, 
to represent them in London and district. 
= Mr. Wm. Shea, manager of the Blackpool area of the National 

elephone Co., has been presented by the staff with a pipe. pouch, 
мш silver matchbox on leaving to take charge of the Stockport 


Mr. E. P. Martin has joined the board of the South Wales Elec- 
trical Power Distribution Co. 
и 15 oe sinh шә! tutor, bas been appointed medical 
Royal inten ix o e electrical department at the Liverpool 
era 5 of the South Wales Electrical Power Distribution 
MIL their business developing so rapidly that it has been neces- 
М. pao Parata the duties of the general manager and secretary. 
i шап Hill, the general manager of the company, who has 
Hes a MADE as secretary pro tem., has resigned the latter posi- 
ec = Mr. George P. Tutcher, who has been acting as. Mr. Hill's 
dn t, has been appointed secretary. 
an pon to the ranks of telephone experts in this country is 
ади air’, e return to London of Mr. Herbert Laws Webb, who is 
the winter in England after a long residence in New York, 


where he has been engaged in telephone work for the past 13 years. 
The New York telephone system is the largest in the world, having 
nearly 90,000 stations. Those authorities who are contemplating 
the establishment of Municipal Telephones should take advantage 
of Mr. Webb's exceptional telephonic experience, and eeek his 
advice, so as to avoid any uncertainty as to the fature of their 
undertakings. Mr. Webb is aleo familiar with European telephone 
methods, as he has made several tours of inspection in Great 
Britain and on the Continent, and has inspected all the principal 
European systems; he is the author of a book on the telephone, and 
of numerous articles in tbe technical papers. Mr. Webb's address 
in London is 8, Queen Anne's Gate, S.W. 

Mr. M. B. Field, late electrical engineer to the Glasgow Corpora- 
tion Tramways, was on Monday last presented with a handsome 
fitted travelling suit case, by the electrical staff of the Department 
on his leaving to take up an appointment as contract engineer to 
Messrs. Ferranti. Ltd. Mr. Young, general manager, in making the 
presentation, spoke of the many friends Mr. Field had made since 
he came to the Department, and of the regret with which they 
parted with him. Mr. Field suitably replied. Mr. Field sails for 
America to-morrow, where he will make a stay of a few weeks, 
before taking up his new position in London. 


Poesy.—We were much gratified to note the bold, soul- 
stirring, manly verses which appeared last week in an esteemed 
contemporary, and dedicated to ourselves. The bard, whose 
initials reveal his identity, is specially endowed with the imagina- 
tion, the power of rhythmical expression, and the creative faculty 
of artistic construction which go to make the poetaster. By his 
powers of insight aud expression, and endowed as he is with a vivid 
and poetical imagination, he is enabled to present ideas on a mere 
piece of machinery in new, harmonious, and beautiful forms. But 
whether the poem is didatic, lyric, or epic and dramatic we are fur 
the moment at a loss to decide. Nevertheless, we are filled with 
noble emotions, and would respectfully ask whether permission 
would be accorded us to have it set to music. Possibly it might be 
as difficult to accomplish this with any degree of satisfaction as 
Sir Alexander Mackenzie found it to be when he undertook to com- 
pose the music for Kipling's * Absent Minded Beggar,” and there is 
only one man we would suggest as beiug capable of performing the 
task—tbat Admirable Crichton, the President of the Institution of 
Electrical Engineers. In our recent biographical notice of Mr. 
Swinburne, we said: It is not generally known that he finds relief 
from a humorous world in the cultivation of a decided musical gift. 
At one time, indeed, he studied music as a profession. We recently 
heard а song which struck us as beautiful and musicianly, and having 
noticed that it bore the initials J. S.,“ we taxed the President with 
it. He excused bimself by saying that ' Somebody must compose 
these things.“ We fear, however, the last verse will give bim 
more fariously to thiuk than even the preparation of a Presidential 
Address! But, яв Lowell says, “the desire to poetize is one of the 
diseases naturally incident to adolescence,” and B. C. H. J., after 


all, is but a youth! 


Electric Shock Fatalities.—AÀn arc lamp employé of 
the Harrogate Corporation died on 28th ult. from an electric shock 
(2,000 volts) received, it is said, by his hand coming into contact with 
the live part of & switch box in Victoria Avenue, whilst switching 
off the electric lights. : 

At the inquest held last Saturday, Mr. G. S. Ram was present 
as representing the Board of Trade. The police evidence 
showed that when Pearson was fouad, the earthenware shroud 
of a fuse handle was fractured, and the broken piece was 
lying in the box. The metal terminal was thus exposed. The 
medical evidence showed that death was instantaneous, snd 
that deceased's first finger on the left hand was burnt, and 
that his head was cut as a result of a fall. Mr. G. Wilkinson, 
borough electrical engineer, said that he was not aware the sbroud 
was broken. The man had rubber gloves, but there was ordinarily 
no need for him to wear them for the work he bad to do. F. A. 
Lappin, an arc lamp trimmer, said bo switched on the lamps on 
Thursday afternoon. He saw nothing unususl in the box. It was 
not necessary to take hold of the “shroud” to switch on 
the lighte. Mr. G. 8. Ram said that the type of fuse used was a 
very common one, and it was used in hundreds of cases. The 
box was conveniently situated, and, in his opinion, Pearson saw the 
“shroud” was broken, and without thinking put his hand up and 
touched it. He did not think it had been broken by electrical 
pressure. To prevent such a thing happening again it occurred to 
him that it would be advisable for the men to wear rubber gloves, 
but he agreed with tbe electrical engineer that it was not necessary 
in that particular case if everything was in order. He knew there 
was a difficulty because men did not like to wear gloves. A verdict 
of “ Accidental death " was returned, 

On November 27th an employé at the North-Eastern Steel Works, 
Middlesbrough, came into contact with an electric wire which 
caused instant death. | 


Auction Sales.— Messrs. P. Huddleston & Co. will sell 
by auction at 16, Long Millgste, Manchester, on the 11th inst, 
electrical plant and apparatus comprising arc lamps, motors, cable 
and wire, switches, faseboards, casing, voltmeters, ammeters, tele- 
phones, &c. At Springfield Lane, Salford, on the 16th and 17th 
inst., Messrs. P. Huddleston & Co. will also sell by auction several 
wire-covering machines and plant, and also 70 tons of copper wire 
and strip. Mr. A. H. Oldfield will sell by auction at Amberley Road, 
Armley, near Leeds, on 18th inst., the entire stock of dynamos and 
motors and electrical goods of Messrs. M. E. Austin & Co. See our 
advertisement pages this week. | 
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Engineers and the Navy.— Our readers will be pleased 
to learn that the scheme drawn up by Mr. Rollo Appleyard for the 
reform of the engineer branch of the Navy is meeting with influential 
support. Mr Appleyard'sname is well known to our readers as that 
of a contributor to the ErEcTRICAL REVIEW, and his proposals were 
detailed in an article which appeared in our columns on February 
21st, 1902, with the title Engineer Officers for the Royal Fleet." 
The subject received attention at the end of last week in articles in 
the St. James's Gazette, and in the current issue of the Fortnightly 
Review. Тһе scheme is practically this :— 

Enter all your men for all branches through the Britannia, let 
them be trained together; let each learn a certain amount of each 
other's business, aud then, after a period of preliminary training, 
let them specialise, becoming lieutenants (T), (G), (N) or (E), as 
their idiosyncrasy shall dictate, or, if they have none, let them 
remain unspecialised, simply to carry out the executive work of the 
ship, watch keeping, &c.—be "'salt-horse" gentlemen, in naval 
pbrase. It follows that you will count all as combatant officers, aud 
will give all authority over the men of their own departments. 

In this way you will not only get rid of engineers’ grievances, 
but you will also train your deck officers in the things they ought to 
know, and be able to put them in charge of the machinery of gun 
mountings, torpedo tubes, search lights, &c., so far as the ordinary 
manipulation of them is concerned, confining your lieutenants (E) 
to their proper work in looking after the generation of power and 
the big repairs necessary. | 

"The scheme has the support of Commander Orpen and Lord 
Charles Beresford, and, it is stated, has also been approved by the 
Admiralty. The need for rectification of the present state of things 
is recognised by all who have given serious attention to the 
question, and Mr. Appleyard has our hearty good wishes in the 
furtheraace of hia ideas. 


Electro-Thermic Manufacture of Steel (“ Harmet " 
Process).—4An electric furnace for the manufacture of steel is at 


present in successful operation at the Bt. Etienne Steel Works, in . 


France. The process of manufacture was invented by the chief 
engineer of these works, M. Harmet, and is described in & recent 
issue of L'Eclairage Electrique : —The apparatus comprises three 
principal parte:—(1) the smelting furnace; (2) the reduction fur- 
nace; (3) the electric refining furnace. The raw material is fed 
into the smelting furnace by a hopper, the lower portion of which 
forms the vaulted roof ofthe oven. The floor is circular in shape, 
and slopes towards the channel leadiag to the reduction chamber. 
The gases escaping from the reduction chamber pass through the 
channel into the smelting furnace, providing enough heat to start 
he flux. To distribute the heat more evenly throughout the raw 
material two long carbon electrodes, reaching to the centre of the 
urnace are introduced, but they act merely as an auxiliary source 
of heat. Tine molten metal moves of its own accord down the 
slope into the reduction chamber, which is cylindrical in shape, and 
в charged by another hopper with the reduction material, such as 
coke, charcoal, or anthracite. The floor of tbe chamber slopes 
towards the point where the outlet for the molten metal is situated. 
In the wall. immediately above this outlet, 18 placed another, 
through which the slag is carried off. Two carbon electrodes are 
fixed iu such a manner that the arc is close to the surface of the 
molten mass, From this chamber the metal pas:es into the refining 
or regulating furnace, which is provided with a certain quautity of 
ore for decarburation purposes. The vaulted roof of this oven is 
pierced by two carbon electrod2s, the points being close to the sur- 
face of the flux. The furnace is provided with two outlets, one for 
the slag and one for the metal. The inventor gives the following 
particulars regarding the cost of steel produced by this process :— 
The electrical energy required for the mauufacture of aton of steel 
amounts to 3,600 H. P.-hours. Taking the cost of coke at 25 frs. per 
too, and of energy at the usual price charged iu that district, 
where the works are situated, tbe cost of 1 ton of steel amounts to 
29 24 frs. (£1 3s. 47d.) :— 


360 kg. of coke at 25 frs. per ton . 9.00 frs. 
2,024,500 calories at 0.01 fr. per 1,000 4 
calories 6 m ЕА 20.24 ,, 

Total ... . . 29.24 frs. = £1 3 47 


The cost of steel produced in an ordinary furnace amounts to 
42 50 frs. :— 


1,000 kg. of coke at 25 frs. per ton... 25 frs. 
Furnace machinery ... "а . . 5.00 „ 
500 kg. of coal at 25 frs. per ton .. 12.50 


Total ... 42.50 frs. — £1 14 0 


This shows a saving of 13.26 frs. (10s. 7 3d.) per ton in favour of 
the electric process. 


A New Photo-Electrical Cell.—There have been made 
endeavours for some time past to introduce the selenium cell into 
electrical engineering practice; on account of its insufficient reli- 
ability and the inconstancy of the types so far in use, these endea- 
vours, however, failed to succeed. E. Ruhmer describes in the 
Elektrochemische Zeitschrift a new type, which seems to be parti- 
cularly fitted for practical use. This cell is of a cylindrical shape, and 
may be adapted to any glow-lampholder. Its durability 1s almost 
unlimited, and its sensibility, though the resistaace is relatively 
low, is of a high order, so as to respond readily to the slightest 
variations of illumination. It is therefore particularly suitable for 
wireless telephony with speaking arc lamps and parabolic mirrors. 
"Phe acourscy and intensity of the sounds thus transmitted aroused 
unanimous admiration at a recent exhibition in the Berlin Arohi- 


tektenbaus. The electrical resistance of such a cell, as is known 

varies to a great extent aceording to the illumination, the conductivity 
of a good cell, when illuminated, being as much as 10—30 times its 
value in the dark. This property may be made use of by causing 
the variations of resistance to act on a suitable relay, so as to 
release mechanism by luminous rays. Gas and electrical lamps may 
thus be lighted and put out automatically at a distance, at nightfall 
and daybreak respectively. There have recently been carried out 
some wireless telephony experiments with these cells on Lake 
Wannsee, near Berlin. The variations of intensity in the light of 
& projector fixed on board an accumulator boat, due to the work- 
ing of a microphone, were converted into current os-illations in the 
seleninm cell placed at the receiving station, telephonic conversa- 
tiona being thus exchanged over a distance of 4°5 km. without 
reaching the limits available, and it is intended to extend those 
experiments on a still wider range in the near fature. 


The Education of Schoolmasters.—Mr. Jerome, the 
well-known humouriet, has shown that not all his thoughts are those 
of an idle fellow; for in a recent book he has taken tbe oppor- 
tunity of criticising apparently in all seriousness the educational 
methods which obtain in во many middle-class private schools. 
* Half our time,” he says, “ was taken up in studies utterly useless 
to us”; and he asks the schoolmaster why, ont of the vast store- 
house of really necessary knowledge, he cannot select some 
apparatus better fitted than Latin and Greek to strengthen the 
mental muscles from 10 to 14. The question is a pertinent one, 
although perhaps it needs to be answered by the headmasters of 
our Jarge public schools rather than by those of private seminaries, 
since it cannot be denied that for sheer education and mental 
training the methods of the best private schools stand before thore 
of the larger iustitutions. Still, a schoolmaster cannot teach what 
he does not understand, nor will he attempt to understand a subject 
whose value he does not appreciate. Schoolmasters, clergymen, and 
great mathematicians are alike in being hopelessly ignorant of this 
world’s affairs: conspicuous examples to the contrary proving the 
correctness of the generalisation. For nine months in every year 
the schoolmaster associates with bovs only, and soon forgets there 
are grown-up men outside his walls: like the parent, he never 
realises that his boys become adult. Just asit is the employer of 
labour who requires to be given a technical education, so it is the 
teacher of boys who needs an education in tbe conditions of modern 
competitive life. School Boards teach their teachers how to teach; 
we want an establishment which shall be able to teach teachers what 
to teach. And we also need some process for instilling into the 
minds of parents that the true test of an educational method is 
the success achieved by the scholars in after life, not the facility 
with which the older boys pass general examinations. 


Water-Tube Boilers in the U.S, Navy.—Tbe annual 
report of the Bureau of Steam Engineering, 1902, has been issued 
from the U.S. Navy Department. Great stress is laid on the work 
of the British Boilers Commission, which has probably prevented 
any consideration of the Belleville boiler in the US. Navy. It is 
specially recommended that, if possible, the water-tube boiler 
selected should be of American design. Three types of water-tube 
boiler are already being built for battleships in course of conetruc- 
tion. The proportion is four-sevenths Babcock & Wilcox, two- 
sevenths Niclausse, and one-seventh Thornycroft. The Hohenstein 
boiler has now been offered and tested in an airtight steel house, 
resembling the firehold of the cruiser Denver. The boiler is made 
by the Oil City Boiler Works, who are willing to spend £10,000 to 
£20,000 in proving the fitness of tbe boiler for naval purposes, or 
the reverse. The Hohenstein boiler contaics two 24-in. steam 
drums connected by four 16-in. drums, and ove lower mud drum 
of 24 in. diameter. It has 384 tubes of 2 in. diameter, 9 ft. long, 
and 16 tubes of 4 in. diameter, 7 ft long, which etart from the lowet 
drum and form tbe furnace crown. These tubes feed the headers 
of а set of > tubes. Another oppositely sloping set of tubes is fed 
direct from the lower drum, which is in turn filled by down-comers 
from the upper drums. The boiler occupies a floor space of 9 ft. X 
11 ft., with a height of 12 ft., and has 2,174 sq. ft. of surface, with 50 
of grate area—the ratio being 42:5. Various baffles are employed 
to distribute the gases over the tube surface, but the provision for 
perfect combustion is at most not excessive. A fan was provided 
to force combustion, and an air lock entrance was provided. The 
coal used possessed a calorific capacity of about 14,500 B. Th. U. per lb. 
The boiler was worked up to 270 lbs. pressure, and evaporated, with 
a draught of 1:1 W.G., as much as 1,400 lbs. of water per hour per 
square yard of floor surface occupied. Seventeen tests in all were 
made, showing from and at evaporation between 8:33 and 10°20 lbs. 
per Ib. of coal, and from 4 38 to 14:15 Ibe. of steam per square foot 
of beating surface. It is curious bow all boilers give euch similar 
resulta in output and efficiency, the largest output corresponding 
with an efficiency of 59:4 per cent., and generally all the important 
reaulte being repetitions of what other boilers will do. A good deal 
of smoke seems to have been recorded. 


Royal Society.—The annual meeting of the Royal 
Society was held on Monday. Sir William Huggins was re-elected 
to the presidency, and delivered his annual address. The various 
medals of the Society were presented. In the evening the annual 
banquet of the Society took place at the Hôtel Métropole. Bir W. 
Huggins again presided. А 


British Locomotiyes.—The British Government has 

ordered 60 locomotives (about £250,000) for South Africa. Scotch 

n builders also have received good orders 80 the British- 
built looometive is beating the foreigner after all! 


e ане 
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Electrical Volunteers (R. E).— In the House of Com- 
mons on 26th ult., Sir J. Leng asked the Secretary for War whether 
be was aware that five companies of electrical engineers in South 
Africa, nearly all highly skilled professional men, who gave up lucra- 
tive appointments for the service of their country, received ordinary 
soldiers’ rate of рау; that they furnished upwards of 80 working 

ies, and successfully carried out all kinds of electrical installa- 
tions for light, power, and communication in connection with 
hospitals, bridges, camps, and blockhouses over an extensive terri- 
tory; and whether any volunteer officer or man in this recently- 
returned battalion had received any distinction or reward; and, if 
not, whether it was contemplated to recognise their services in any 
way. Mr. Brodrick, in reply, said:—The electrical engineers 
received the ordinary rates of pay, like the other volunteers 
serving in South Africa. The valuable and excellent work per- 
formed by them was fully appreciated by Lord Kitchener. "Three 
officers were mentioned in dispatches, and the sergeant-major 
received a distinguished conduct medal. In view of the scale on 
which rewards were availabie, it was not found possible, in justice 
to othere, to grant further rewards. 


America v. Germany.—A Continental correspondent 
writcs :—" The American electrical firms in Germany have replied 
in a practical way to the ultimatum of the German electrical tirms 
that have formed a combine to ej ct them from the German 
markets. Опе of the biggest American firms has just bought 
samples of all varieties of German motors aad electrical machinery 
for the purpose of duplicating the models in the American work- 
shops. The one drawback the American firms had to contend 
against was the inadaptability in many cases of the American 
motors and American electrical accessories to German shops and 
methods. The defect is now to be remedied by the special manu- 
facture of motors and machinery in American shops to supply 
German markets. But the real significance of this move is the fact 
tbat it is the reply of the American companies to the challenge of 
the German firms, which try to force the former companies out of 
business by forming a combive among themselves. The competi- 
tion will now become a matter of low contracts and cheap sales." 


B.E.T. Conversaziune, —This conversazione was held on 
Monday, December let, at the Galleries of the Royal Institute of 
Painters ia Water Colours, at Princes' Hall, Piccadilly, and was 
attended by a large gathering of the officials of the British Electric 
Traction Co. and their lady friends. The pictures were greatly 
admired, while the band and the refreshments came in for no small 
share of appreciative attention. The steady buzz of conversation 
afforded ample proof that the guests were enjoying themselves in 
sociable chat, ad we venture to congratulate the company on the 
success of its effort, the mutual friendship, and bonne camaraderie of 
its large staff. 


" 


THE CENTRAL STATION ENGINEER. 


Tur Hammersmith Borough Council has confirmed the appoint- 
ment of Mr. R. H. PATERSON, late assistant engineer of the Dewar 
Place electricity station of the Edinburgh Corporation, to the post 
of station superintendent. ; 

Consequent on the appointment of Mr. GRIFFEN as chief elec- 
trical engineer to the Swindon tramways, Mr. J. E. STARKIE, now 
second assistant, has been appointed chief assistant at the Burnley 
Electricity Works, at a salary of £125 per annum, rising to £130. 

The Law and Finance Committee of Greenock Corporation has 
added to the short leet of applicants for the post of electii al engi- 
neer the names of Messrs. R. A. D. MacaLISTEB, ALEXANDER 
S LEM and Davip Всотт, all assistants at Greenock Electricity 

orks. 

Mr. W. H. Тгттемѕов, of Dundee, has been appointed resident 
electric tram ways engineer by the Preston T.C. The appoidtment 
is for three years at £600 per annum. 

Mr. Евкрк. Сомғовт, chief inspector of the National Telephone 
Co. at Nottingham, has been appointed mains superintendent at the 
Nottingham Corporation Electricity Works. Mr. Comfort's suc- 
cessor, under the telephone company, is Mr. JoHN DBINO. 

Мг. R. PAPE has been appointed borough electrical engineer at 
Morecambe— a step rendered necessary by the incorporation of the 
town—at the same salary that he received under the late U. D. C. 


NEW COMPANIES REGISTERED. 


Carl Oppermann Electric Carriage Co., EXA. (75,440).— 
This company was registered on November 17th, with a capital of 4c0,006 in a 
shares, to acquire a-d carry on the business of an electrical engineer and motor. 
Carriage maker carried on by C. T. J. Oppermann, at 2, Wynyatt Street and 

awstoue Street, Clerkenwell, to acquire and turn to account three inventions 
Of the said C. T. J. Oppermann for an improvement (1) in electrical controilers, 
(2) in motor. road vehicles, and (3) in secondary batteries, and to carry on the 
business of producers and suppliers of electricity, electrical and mechanica 
engineers, dealers in electrical, magnetic, tele rat hic, telepbenic and othe 
Appliances, &c. The first subscribers are Ere 
Tace, W., gentleman, with 800 вш“ 


W., with 100 shares; H. F. Slattery, Ravenshiil, Chislehurst, Kent, banker, with 
100 shares; V. Kesterton, 479, Oxford Street, W., coachuuilder, with 50 shares 

H. J. Harvey, 419, Oxford Str et, W., coachbuilder, with 1€0 shares; Mrs. E 

Robins, West Hill Lodge, Brighion, with 10» shares; H. D. Lermitte, Frowick 
North Mymms, Hatfield, gentleman, with 100 shares. No initial public issue 
The first directors are Н. D. Browne, Н. D. Lermitte and C. T. J, Oppermann 

qualification, £1,000; remuneration of chairman, £100 per annum; of ordinary 
directors, £50 each per annum. Registered office, 30, Moorgate Street, Е.С. 


Londonderry—Moville Electric Railway Syndicate, Ltd. 
(75,455).—This company was registered on November 18tb, with acavital of 
£10,000 in £1 shares, to take over all work already done in connection with the 
Londonderry and Moville Electric Railway scheme, to apply to the I1i»h Privy 
Council for an order to constract and work an electric or steam railway between 
Loodonderry and Moville in perpetuity, to premote a larger company to take 
over the said crder when obtained, апд to carry on the general business of 
railway, tramway and light railway proprietors, &c. The first subscribers (each 
with one share) are:— W. O’Doherty, M.P., Commercial Buildings, Foyle 
Street, Londonderry, solicitor; R. N. Chambers, Kt., J.P., 15, Queen Street 
Londonderry, town clerk; T. C. Wylie, Cuimore, Londonderry, solicitor; H 
Chambers, Londonderry, managing director of Andrew A. Watt & Co, Ltd. 
G. V Craig. Londonderry, Under-Sher.ff; N. McColgan, J.P., 8, Foyle Street 
Londonderry; апа C. О. Bastian, Bartholomew Works, Kentish Town, N.W. 
managing director of Bastian Meter Co., Ltd. Minimum cash subscription 
EI. 500; the number of directors is not to be less than two nor more than five 
the subscribers are to appoint the first: remuneration according to profits 
Registered office, 20, Bucklersbury, E.C. 


Metropolitan Electric Tubes Syndicate, Ltd. (75,456) — 
This company was registered on November 18th, with a capi al of £15,000 in 
14,000 ordinary thares of £1 each and 20,000 deferred shares of 1s. each; te 
айор an agreement with T. Hunter to apply for powers relating to the con- 
Rtruction and maintenance of railways, tramways, electric lighting, and other 
electrical instal:ations, &c., and to carry on the business of contractors, elec- 
tricinns, engineers, founders, promoters, financiers, &c. The first s. bscribers 
(each with one share) are: -T. Huter. Dorman's, Dorman's Land, East Grin- 
stead, accountant; J. J. Ney, 70, Bishop's Road, Fulham, S.W., marine 
eng neer: H. W. Healy, 42, Danemere Street, Putney, S. W., engineer's student 
J. C. Shirle, 88, St. Stephen's Avenue, Shepherd's Bush, W., gentleman 
C. Everett, 25, Great Tower Street, E.C., book-keeper L. Everett, 8, Crooke 
Lane Chambers, E.C., gentleman; and A. L. Pinn, 8, Fairmead Koad, N., civ 
engineer. No initial public issue. Registered without articles of association. 


Electric Traction Co. of Hong Kong, Ltd. (75,466) — This 
company was registered on November 20th, with a capital of £325,000 in EI 
shares, to adopt an agreement with the British Corporation Ltd., to construc 
or acquire and maintain by electrical, horse, steam, or other power any tram 
ways, railways, and other means of communication, to act as carriers of pas 
sengers and goods, to construct and control public works and conveniences, te 
generate, accumulate, and distribute electrical energy for light, power, heat 
and otherwise, &c. The first subscribers (each with one share) are:—W. J 
Baxter, 84, Queen's Road, Notting Hill, W., clerk; H. Birnage, 8, Gainsboro 
Road, Leytonstone, clerk; E. J. Hayman, 8, Knatchbuli Road, Camberwell 
clerk; Н. 8. Heywood, 802, Goldhawk Road, W., clerk; F. J. C. Jeffrey, 17 
Tressillian Road, 8t, John's, 8.E., clerk; B. T. Hewett, 91, Denbigh Street 
S. W., clerk; and A. E. Dorney, 9, Chandos Road, Wiilesden Green, N.W. 
clerk. No initial public issue, Tue number of directors is not to be less than 
two nor more than nine; the subscribecs are to appoint the first. Remunera- 
tion, £200 each per annum, and £100 extra for the chairman. 


North - West London Eleetrio Supply Co., Ltd. (75 501).— 
This company was registered on November 21st, with a capital of £75,000 in £ 
shares (20,000 preference), to carry on in the County of London or el-ewhere 
the business of an electric light company in all its branches, to construct, la 
down, establi: h, fix und carry out all necessary cables, wires, lines, acoumulators 
works, lamps, machinery and other appliances, to generate, accumulace, dis- 
tribute and supply electricity, to light cities, towns, streets, docks, warkets 
theatres, buildings and public and private places, Kc. The first subscriber 
(each with one share) are:-—A. H. Neale, 6, Great Winchester Street, E.C. 
merchant; A. G. Spilsbury, 37, Abbey Rood, N. W., gentleman; G. W. Cuddon 
103, Fenchurch Street, E.C., geuileman; J. E. Кешу, 6, Lothian. Road, North 
Brixton, S.W., secretary; Н. A. Todd, The Nook, Southviile Road, Thames 
Ditton, clerk; T. H. Hazelton-Black, 7, Laurence Pountney Hill, E. C., engineer 
and E. Stone, 16, Babbacombe Road, Brou l-y, Kent, accountant. No initia 
public issue. The number of directors is not to be Jess than two nor more than 
six; the subscribers are to appoint the first; qualification, 460 shares; remu- 
neration, £75 each per annum (£50 extra for the chairman), and a sha e in the 
profits. Registered office, 6 and 6, Great Winchester Street, E.C. 


Electrical Mining Co., Ltd. (75,514 )— This company was 
registered on November <7th, with a capital of £5,000 in £1 shares, to acquire 
the business of manufacturers of, and agents for electrical and general mining 
apparatus, appliances and the like, carried on by €. H. de Grave, L. W. de 
Grave, and С A. Newton, 9, Irongate, Derby, ^s the Eleetric-1 Mining Co.,“ 
and to carry on the same and any h indred business. The first subscribers (euch 
with one share) are:—W. E. Н. de Grave, 21, King Street, Wakefield, electrica 
engineer; C. A. Newton. Tull Street, Derby, electrical machirery manu 
facturer; L. W. de Grave, 9, Iron Gate, Derby, electrical and ш ning engineer 
Miss M. Hough, Chatillon, B omley Street, Derby; Mr-. F. Wood, Weloeck 
House, Dale Road, Brixton; R. Newton, Tull Street, Derby,elect:ical macbinery 
menufactu: er; and H. Newton, Tuli Street, Derby, electrical machinery 
manufacturer. No initial pnbiis issue. The tirst d.rectors are W. E. H. de 
Grave, L. W. de Grave, and C. A. Newton. 


Empire Electric Light and Power Co., Ltd. (75545.) —This 


company was registered on November 27th, with a capital of £50,000 in £ 
shares, to promote and obtain power to construct, maintain and nse tramway 
in and near Romford and Ilford or elsewhere, to make and maintain railways 
and tramways, with their appurtenances, to equip and work the same by any 

ower, &c.—The first subscribers (eacn with one share) ace:— T. H. Harrison, 

elle Vue, The Greve, Wandsworth, S.W., engineer; P. C. Whitaker, 43, 
Englefield Road, N., clerk; C. W. Pullen, 71, Elspeth Road, Lavender Hill, S. W., 
clerk; W. R. Woolston, 30, Queen's Road, Leytoustone, clerk ; H.C. Armstrong, 
60, Eaton Terrace, S. W., solicitor; S. J. Drinkwater, 31, Oldfield Road, Stoke 
Newington, N., gentleman; and F. McDaniel, 6, Mavsford Street, N.E., clerk. 
No initial public issue. The number of directorsis not to be less than three nor 
more than tive ; the subscribers are to appoint the first. J. Paxman, of the 
Standard Ironworks, Colchester, and A. Sla ter, of 11, Buckingham Street, W. C., 
are enti:led to become permanent directors if they so de- ite; qualification, £260; 
remuncration, 4 00 each per annum (£150 [ог tee. chairman), with an increase 
according to profits. pea e T 


Milnes-Daimler, Ltd. (75,517).—This companv was registe ed 
on November 27th, with a capital cf £20,000 in £10 shares, to manufacture, 
build, sell, buy, let or take on hire and otherwise deal in and with moto в, 
coaches, carriages, trauicars, locomotives, carts, wagons, ships, b ats, 
launches, cycles, air-ships, &., to acquire all or part of the property ccmprised 
1а an agreement made November 10th, 1902, between George F. Mines & Co., 
Ltd., of the one part, and the Diamler Motoren Gesellschatt of tbe other part, 
to construct or acquire railways and tramways, o carry on the business as 
electrician, electrical and general engineers and contractors, &c. the first 
subscribers (each with “опе share) are:—H,. G. Buriord, 24, Pennard Road, 
Shepherd's Buch, W., engineer; R. Bell, 58, Richmond Gardens, Shepherd's 
Bush, W., en-ineer; J. J. Russe-l, Staithe House, Rusthall Aveuue, Bedford 
Park, W., accoun ant; F. W. Ford, 72, Circus Street, Marylebone, W., clerk ; 
J. Lane, 4, Jameson Street, Notting Hill Gate, W., storekeeper; G. J. Bruwn, 
14, Cranbrook Road, Chiswick, W., electrical engineer; and J. T. fini h, 11, 
Crescent Mansions, Elgin Crescent, W., engineer. No initial public i-suc. 
The number of directors is not to be less than two nor,more than nine; the 
Hane Te EUR von Duttenhofer, E, Kraftmeier, H. Meltzer, J. T. Smith, and 

0 0 u о . 


lm — I IS TT ESTEE I CEI I лл EE CONSE TED TIO т чө 
950 THE ELECTRICAL REVIEW. [Vol 51. No. 1,306, Оюовмввв 5, 1902, 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Industrial Electric Co., Ltd. (73,266).— £60 debentures, 
created 23rd, and dated October 21th, 1902, charged on the company's property, 
present and future, have been registered. No trust deed. Holders: J. Leith 
and C. J. Holmes. 


Electric Lighting Boards, Ltd. (64,543).—Issue on November 
19th of £100 debentures, part of a series created March 10tb, 1902, to secure 
£.0.000, charged on the company's undertaking and property, present and 
future, including uncalled capital. Date of trust deed, March lmth, 1902, 
Trustec, Gen. 8. J. Nicholson, Harlow, Essex. Total amount previously 
issued of same series, £19,400. 


St. Helens Cable Co., Ltd. (62,471). —Іввое on October 28th 
of £12,000 debentures (24 of £500 each) part of a series created October 27th, 
1902, tosecure an unlimited amount. Property charged: the company’s un- 
dertaking and property, present and future, including uncalled capital. 
Holders: W. W. Pilkington, St. Helens (£6,000); and J. Beecham, Sf. 
AT No trustees, Total amount previously issued of same series, 

31,000. 


Vaughan & Son, Ltd. (61,526).—This company's annual return 
was filed on October 56th, when 3,595 preference and 19,019 ordinary shares 
were taken up out of a nominal capital of £50,000 in 20,000 preference and 
80,000 ordinary shares of £1 each. 41 per share has been called up, resulting 
in the receipt of £22,044. Mortgages and charyes, £5,082 14s. Id. 


Ernest Scott & Mountain, Ltd. (32,760).—This company's 
annual return was filed on October lith, when 9,779 shares were taken up out 
of a nominal capital of £100,000 in 10,000 shares of £10 each. £10 has been 
called up on 7,579 shares, resulting in the receipt of £75,530. 4260 remains in 
arrears. £t 103. has been paii оп one forfeited share. £22,000 is considered as 
paid on 2,200 shares. Mortgages and charges, £20,C00. 


Jandus Arc Lamp and Electric Co., Ltd. (43,898).— This 
company's annual return was filed on November 4th, when 2,041 shares were 
taken up out of a nomina! capital of £30 000 in 3,000 shares of £10 each. £5 per 
share bas been called up on 1,195 aud £10 per share on 250 shares, resulting in 
the receit of €8,475. 596 slia;es are considered as fully paid. Mortgages and 
charges, £8,000. 


Mather & Platt, Ltd. (60,387).—This company's annual return 
was filed on September 19th, when 32,509 preference and 40.000 ordinary shares 
were taken up out of & nominalcapital of £775,000 in 87,500 preference and 
40,000 ordinary shares of £10 each. £10 per share has been called up on 21,705 
preference and 2,500 ordinary shares, resulting in the receipt of £242,050. 
£483,000 considered as paid on 10,500 preference and 37,000 ordinary sliares. 
No mortgages or charges. 


Lancashire Electrical Engineering Co., Ltd. (5,692).—This 
company's annual return was filed on September 70tn, when 1,883 shares were 
taken up out of a nominal capital of 45, 000 in 5,000 shares of £1 each. £1,883 is 
considered as paid. No mortgages or charges. 


Langdon-Davies Motor Co., Ltd. (55,830). — Issue on 
November 5th of £900, and on November 6th of £300 debentures, part of & series 
created October lóth, 1904, to secure £6,000, charged on the company s under- 
taking and property, present and future, inciuding uncalled capital. No trustees, 
Total amount previously issued of same series, £2,000. 


Midland Electric Corporation for Power Distribution, Ltd. 
(53,071).—A debenture dated November 13th, 1902, to secure £100,000, has been 
registered. Property charged: The company's undertaking and property, 
present and future, including uncalled and unpaid capital. Holders: Parr's 
Bank, Ltd., 4, Bartholomew Lane, E.C. 


Electric Lighting Boards, Ltd. (64,543).—Issue on October 
Blst, of £200 debentures, part of & series created March 10th, 1902, to secure 
£20,000, charged on the company’s undertaking and property, present and 
future, including uncalled capital. Date of trust deed, March 18th, 1902. 
Trustee: General S. J. Nicholson. Total amount previously issued of same 
series, £19,200. 


C. & A. Musker (1901), Ltd. (70,573), Mechanical, Hydraulic 
and Electrical Engineers. — Issue on November Sth of £1,000 debentures, part of 
а series created Jury 6tb, 1901, to secure £:0,000, charged on the company's 
undertaking and property, present and future, including uncalled capital. 
Date of trust deed: July Sth, 1901. Trustees: The Law Guarantee and ‘rust 
Society, Lid. Total amount previously issued of same series: £31,300. 


Welsh Electric Traction Co., Ltd. (68,292).—4A floating 
charge on the company's undertaking and property, including uncalled and 
unpaid capital (subject to prior charge for £12,000), dated October 81st, 1904, 
to secure £333 lös. 3d., has been registered. Holder: J. C. Howe. 


South African Lighting Association, Ltd. (27,609), Gas, 
Electric, or other Lighting. Issue on October 29th of £1,000 new debentures, 
and on November 5th of £924 renewals of debentures, part of a series created 
August 12th, 1890, to secure £20,000, charged on the company's undertaking 
and property. No trustees. Total amount previously issued of same series, 


£19,000. 
British Electromobile Co., Ltd. (67,650).—A memorandum of 


satisfaccion in full of a mortgage debenture dated January 6th, 1902, securing 
£5,000, has been filed. 


Bastian Meter Co., Ltd. (53,304).—1esue on November 14th 
of £100 debentures, part of a series created by resolutions of April 22nd, May 
23rd and June 10th, 1901, to secure £6,000 charged on two pieces of ground at 
Kentish Town with buiiding thereon, known as 24, Bartholomew Villas, and all 
other assets, present and future, including uncalled capital. Date of trust deed: 
December 30th, 1901. Trustees: H. A, Saunders and D. J. Cowles. Total 
amount previously issued of same series: £4,550, 


Bright’s Light and Power, Ltd. (58,290).—A second deben- 
ture, dated November 19th, 1904, to secure £1,000 charged on the company's 
ooncessions, freehold and leasehold property, works and plant in England and 
elsewhere, and its other property and undertaking, including uncalled capital, 
bas been registered. Holder: C. Owles, 16-17, Russell Street, W.C. 


SUPPLY STATION ACCOUNTS. 


“THE accounts for last year of the electricity 
Bath department of the Corporation of Bath show 


Corporation the satisfactory result that the year's working 
Electricity bas, firstly, been productive of a net profit 
Accounts. instead of & net loss; secondly, that the costs 


of production have actually been reduced in 
the gross; and thirdly, that very material increases in the revenue 
and in the output have been made. Notwithstanding the engi- 


neering difficulties under which he has laboured, Mr. Francis 
Teague, the city electrical engineer, bas achieved an almost re- 
markable success, and we congratalate him upon the improved 
figures. : 

The capacity of the plant remains at the figure of 1,000 xw. 


GENERAL STATEMENT 
1900, 1901. Inc. 
Total capital expenditure .. £78,450 £92,904 £14,454 
Number of unite sold  ... с: 606,876 743,607 136731 
No. of 8-c.P. lamps connected ... 24,698 36,569 — 11,871 
Maximum load in W T 493 634 141 


Gross revenue к) » .. £11,763 £18,082 £1,319 
Gross expenditure... was bi £7,419 £7,052  — £367 
Gross profit m ids 988 £4,844 £86,030 £1,686 


Average price per unit sold 885 431d. 4:050. — 26d. 


The increase in revenue of £1,651 from sales of energy alone is 
almost equal to the additional gross profit. In otber words, the cost 
of providing the extra units sold has been met by economies in 
generation and the augmentation in revenue has gone to swell the 
profit account. Tue average return per unit from sales of energy 
has fallen to just over 4d., and the drop of more than a 1d. should 
encourage the demand. ' 

The street lighting has been increased from 155 to 177 arc lamps 
of 600 watts each, charged at the rate of £25 per annum. Tre 
private rates are, for lighting, 5d. per unit, and for power 24d. per 
unit, this being а reduction of 4d. on the previous year's figure. 


— 


RRVINnUn SrATRMENT. 
1900. 1901. 
Gross. Per unit. Gross. Per unit. Inc. 


Bale of energy * ++ £10,903 431d. 412,554 405d — 26d. 


Meter rente 375 15d. 354 11d. — 04d. 
Bandey dic zune апа 5 02d. 148 05d. +034 
5 498 17d. 96 Old. — 16d. 


Gross revenue ... £11,763 465d. £18,082 422d. — 43d. 


— 


The cost sheet shows reduced expenditure in all items except 
repairs. The total has fallen from £7,419 to £7,052, not withstand- 
ing an increase in the units sold from 606,876 to 743, 607 units. 
The two chauges have brought the works costs down from 23 d. to 
under 12d., and the total cost from nearly 3d. to almost 21d. per 
unit, reductions of no less than practically 4d. and 3d. respectively. 
The most marked changes are in salaries, where £119 have been 
saved, or taking the outpute in consideration, say, 7d. per unit; and 
coal, where the bill is now only about two-thirds of the previous 
year, being over 41. per unit less. These are exceptionally good 
figures to attain in one year's working. 

Cost оғ PRODUCTION. 
1900. 1901. 
Gross. Per unit. Gross. Perunit Ino. 
Goal А 


5% Ps ‘ .. £3,075 1:22d. £2,098 *68d. — 54d. 
Oil, : waste, water, and engine : 


room stores. 519 ‘20d. 550 18d. — 02d. 
Salaries and wages incurred | 


in generation and za 1441 57d. 1,602 „52d. — 05d. 


bution and attending, &c., 
public lamps. 
Repairs and maintenance a) 1,044 “34d. +134. 


—— 


£5,567 2204 £5,294 172d. — 48d. 


buildings, engines, boilers, 632 21d. 


dynamos, &c. 


Works costs vis 


Rent, rates and taxes T 276 11d. 273 *00d, — 02d. 
pe toe pr ERR cae | 

heer, secretary, clerks, 1,359 ‘54d. 1,260 40d. — 144d. 
General establishment ` 

charges, stationery si 203  '08d. 299 074. — Old. 

rinting, law charges and : : 

Ütbet expunses certification 

of meters, do. } 4 -00d. 6  *00d, 004. 


Total coste .. £7,419 2:03d. £7,052 9:984. —:654. 


The deficit from the previous account of £1,239 has been wiped 
out by а sum received, and on the year, the increase in gross profit 
of £1,686, coupled with a fall in the financial charges of £450 
has enabled the net loss of £1,239 in 1900 to be converted into 8 
net profit of £897. Of this sum £40 has been allocated to cover bad 


debta, and the remainder, or £857, is carried forward. 


PRorrr STATEMENT. 


1900. 1901. 
Interest on loans ee ee ee ee ee ee £3,178 £2,728 
Binking fund for repayments ee c». ee wer 2,400 2, 
Net profit carried forward. 1,239 897 
Gross profit ... vis оо. £4,344 26,030 
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THE) output at St. Helens has now passed 


St. Helens the million unit limit, and the increase of 
Corporation nearly a third of a million units in one year 
Electricity ^ has had a very marked effect upon the accounts. 
Aecounts. The financial results are, however, influenced 


by that feature so common ia the last year 
or two, & diminution in net profits owing to a rapid rise in the 
demand made upon the gross profit by the charges due for interest, 
and accruing from sinking fund. The effect of capital expenditure 
becomes more apparent as the receipts per unit fall, and the 
margin between gross profit, one year and another, smaller. The 
traction load is a valuable source of revenue at St. Helens, and it 
may be remembered that the cars are run by a local company, 
wbile tbe Corporation maintains the track and all the overhead 
plant. The traction figures are:— 


Tramway Rents Maintenance 
sales by received from of overhead Capital 
contract. traction. equipment, invested in— 
827,837 unite. £2,165 £925 Traction plant, £24,215 


Line equipment, £36 272 


The growth during the past year is shown by :— 


GEeNRBAL BTATEMENT. 
1900. 1901. Inc. 


Total capital expenditure .. £100,176 £198,547 £23,371 
Number of unite sold  ... 910,736 1,287,965 £327,229 
Number of 30- watt lamps connected 21,229 — — 

Maximum load in WM. © 675 792 117 
Gross revenun «ss  .. £10,850 413,159 22,309 
Gross expenditure - 5s £4,814 26, 43 £1,529 
Gross profit ӨР Am ЕЯ 46,036 46, 16 4780 
Average price per unit sold 2 081d. 207d. — 74d 


Owing to tbe increase in low-price units, the receipts from sale 
of energy have fallen by nearly the third of a penny, the other 
items in the revenue account remaining practically unaltered. The 
output was distributed thus: 


Year Private Street No. of street Traction 
А consumers. lamps. lamps. sales. 
1898 60,296 4,795 4 — 
1899 112,920 25,110 35 182,076 
1900 160,298 51,290 35 599,042 
100,106 motors 
1901 955,095 55,033 35 827,837 
REVENUE BTATEMENT. 
* 1900. 1901. 
Groes Per unit. Gross. Per unit. Ino. 
i £ £ 
Bale of energy ..  .. 10,667 2:07d А 
— г T } 10654 2 814. J 12,106 420. — 224. 
ren IMP 90 ‘02d. 191 ‘02d. 00d 
зоот, a 30 1d. 45 ‘Old. 004, 
1 76 02d. 161 03d. +014. 


Gross revenue ... £10,850 2:864. 13,159 2:55d. — 31d. 
The costs have fallen slightly, the principal alterations being a 
reduction of pod. in coal, bringing this item down to just over id., 
and increases in repairs— now the heaviest item of expenditure 
both in tbe actual amount paid and per unit—and salaries. 
Neither of these is to be regretted, as they tend towards reliability 
and efficiency, and, by their increase, no doubt assist to bring down 
the other engineering costa. 


Cost o» PRODUCTION. 


1900. 1901. 
. Gross. Per unit. Gross. Per unit. Ino. 


Coal 
.. „ 1,843 36d. 21,325 26d. — 10d. 

Oil, wasto, water, and engine } 195 ‘05d. 184 3d. — 02d. 

PALENIA and wages 5 

denn. нашы 712 сод 856 „17d. — 02d. 


сыы ДЫ, spol lers, 
u 
overhead eq üipmeaL and 


Repairs and maintenance 
| 1,144 30d. 1,941 *874. + 07а. 


2 Works cot .. £3,394 -90d. £4,306 -*88d. — 07d. 
ont, rates and taxes 415 “lld. 414 0804, — 03d. 


Management ex penses, 
ries of mana ing 
angineer, secretary, clerk. 


General establishment 


| 542 ‘14d. 1,171 *934. +094. 
h 
prinübe jar ner xi 373 10d. 395 08d. — 02d. 


6, aw charges ani 


other ce 
Deaton ng dub. 
count, rn ; Subway ac. 


90 02d. 57 01d. — 014. 


.. £4,814 1:27d. £6,843 1-98d. —-O4d. 


Total costs 


The increase in revenue amounted to £2,309, and in expenditure 
to £1,529, leaving a difference of £780 to swell the gross profit. 
This, however, was insufficient to meet the additional financial 
charges of £1,739, and the balance of £959 had to come from what 
was the previous year's net profit, so that the financial result 
leaves only £261 to be carried forward. 


Prorit STATEMENT. 


1901. 
Interest on loans, overdraft and deposits £2,153 £3,290 
Sinking fund for repayments .. .. .. .. 2,663 3,265 
Net profit carried forward °з T ja i 1,220 261 
£6,036 £6,816 


Gross profit eee eee oe 


CITY NOTES. 


British Westinghouse Electrie and Manufacturing 
Co., Ltd. 


THE third annual report of the directors for the year ending July 
31st, 1902," reads as follows:— 

“ Pending the completion of the company's works at Manchester, 
orders have been executed at Pittsburg on terms whereby the British. 
company has shared with the American company the manufacturing 
profits. The company’s works at Manchester are practically com- 
pleted, and manufacturing operations have begun. About 3,000 
men are already employed, and all orders can now be executed 
there, thus securing to this company the whole of the manufac- 
turing profit, instead of a part only. The following particular 
indicate the growth of the company's business: — . 


Orders received during the year ending July 31st, 1899, £279,000 
Orders received during tbe year ending July 3186, 1900, £547,000 
Orders received during the year ending July 31st, 1901, £738,000 
Orders received during the year ending July 31st, 1902, £932,000 
and 
Orders received since July 31st, 1902, exceed £825,000. 


“ А construction department has recently been organised under 
the management of Mr. James C. Stewart to carry out building and 
general construction, thus enabling the company to undertake the 
complete installation of large railway, power aud lightiug plaat. 
Among important contracts obtained in the past year by the com- 
pany are those with the Metropolitan District Railway Co., the 
Metropolitan Railway Co., the Clyde Valley Electrical Power Co, 
the London United Tramways Co., Ltd., the Bath Tramways Co., 
Ltd., Exeter Corporation, Newcastle Corporation, Swansea Corpora- 
tion. Ia December, 1901, the company issued 50,000 6 per cent. 
preference shares of £5 each, thus completing the issue of £1,000,000, 
the total authorised preference share capital, and subsequently, in 
Febraary, 1902, £500,000 4 per cent. mortgage debenture stock was 
issued. The company's profite for the year amount to £60,6:6 
78. ld. Adding to this the sum of £18,908 43. 6d. brought forward 
from last year, the total to the credit of profit and loss is £79,594 
118. 7d. Out of this sum an interim dividend of £23,257 168. 4d. 
and debenture interest to the amount of 46, 132 4s. 1d. have been 
paid, and the directors propose to appropriate a further sum of 
£30,000, making the full 6 per cent. upon the 200,000 preference 
shares ав fully paid up on July 31st. Out of the balance remaining, 
amounting to £20,204 118. 2d., the directors have decided to write 
off £14,963 17s. 6d., the amount of the stamp duties and fees 
incurred on the formation of the company, and the expenses con- 
nected with the debenture issue, and to place the balance of £5,240 
13s. 8d. to reserve account. The rapid growth of the company’s 
business necessitates an increase of capital, and the directors will 
propose to the meeting that an additional 200,000 6 per cent. 
preference sbares of £5 each, ranking pari passu with those already 
existing, shall be created, but it is not intended to issue more 
than one-balf of such shares at present. It will be seen from 
the figures in the balance-sheet that the erection and equipment of 
the works at Trafford Park have absorbed the bulk of the available 
capital. The extensive business in hand, as well as new business 
in prospect—all of which is to be executed at the company's works— 
will require additional funds for material, labour, and working 
capital generally. The directors believe that the use of such addi- 
tional capital will result in a higher percentage of profits. In 
December, 1901. Mr. Lemuel] Bannister retired from tbe board, and 
Lieut -Colonel Montagu Cradock, C.B. (a director of the Westing- 
house Brake Co., Ltd.), bas been appointed to fill the vacancy, an 
appointment which will be submitted for approval at the meeting. 
In pursuance of the articles, the retiring members of the board are 
Mr. C. W. Benson and Mr. J. Aunan Bryce, who, being eligible, 
offer themselves for re-election. Messrs. Deloitte, Dever, Griffiths 
and Co. offer themselves for re-election as auditors for the ensuing 

ear.” 

The meeting will be held at the offices, Norfolk Street, Strand, on 
Friday, December 12th, at 12.30 o’clock. 


Power Gas Corporation. 


Тнв report for the period ended September 30th last, sub- 
mitted at the meeting yesterday, states that the whole of 
the share capital offered for subscription was applied for and duly 
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allotted, and the company was autborised to commence business on 
August 16th, 1901. The company bas completed the purchase of 
the whole of tbe properties to be acquired in the terms of the 
prospectus. The sbar-holders are aware that the purchase included 
the entire share capital of Ashmore, Benson, Pease & Co., Ltd , of 
Btockton-on-'l'ees, where the manufacturing business of the company 
is carried on. The extension and remodelling of the works was 
taken in band at once, and they have now been thoroughly 
equipped with modern toola and appliances, enabling them to turn 
out a large amount of work. The expenditure incurred on this 
account is included under the heading of investments and advances, 
on the assets side of the balance sheet. The directors announce 
that contracts for a number of important installations bave been 
secured (including the plant for the South Staffordshire Mond Gas 
Co.), and that the works are fully employed. The balance-sheet 
ehows a balance to the credit of profit and loss account of £14,967, 
which the directors propose to apply as follows:—Amount to be 
written off preliminary expenses account, £2,000; dividend at 6 
per cent. per annum upon the ordinary shares, £8,86? ; dividend at 
4 per cent. per annum upon the deferred shares, £2,691 ; balance to 
be carried forward to next account, £1,408. 


Marconi International Marine Communication Co. 


THE report of this company for the year ended June 30th last, to 
be submitted at the meeting on 9th inst., states that during the year 
the operations of the company have been greatly extended, and 
many stations are now available for communication with vessels 
fitted with Marconi apparatus, Orders have also been received 
from Lloy d's to equip many of their signal stations. An agreement 
has been entered into with the Canadian Government providing for 
the equipment and maintenance of wireless telegraph stations on the 
Canadian coast. Contracts have been secured with the Belgian 
Government under which one land station and nine of the Belgian 
mail steamers plying between Ostend and Dover are being equipped 
with Marconi apparatus. An agreement has also been concluded 
with the Government of the Congo Free State, in pursuance of 
which two Marconi stations, one at Banana, in the Congo Free State, 
and the other at Ambrizette, in the Portuguese Colony of Angola, 
are now in course of erection. By the adoption, during the past 
year, of the Marconi system by the American, Allan and Atlantic 
transport lines, the business of the Atlantic sea telegraph service is 
virtually assured to this company, and it is confidently anticipated 
that so soon as arrangements can be made for the erection of land 
stations at suitable points, those shipping companies owning vessela 
plying on other routes will avail themselves of the advantages 
offered by the Marconi system, which bave already been proved 
on the Atlantic route. During the visit of the Colonial Premiers to 
this country, a demonstration of the practicability and utility of 
the Marconi system of wireless telegrapby was arranged for them 
on board the stesmer Koh-i-Noor. As a result, inquiries have been 
received from, and propotals submitted to, several of the Colonial 
Governments. 


Metropolitan District Railway Co.—The Preference 
Shareholders Committee have agreed to advise the holders of 
41, 50 0,000 5 per cent. preference shares to accept the proposals of a 
guaranteed dividend made by the Underground Electric Railways 
Co. as follows :—1 per cent. from January 1st, 1903, to January let, 
1904 ; 2 per cent. from 1904 to 1905; 3 per cent. from 1905 to 1907; 
and 34 per cent. thereafter in perpetuity. 


British Electric Street Tramways, Ltd.—An extra- 


ordipary general meeting of this company was held on Tuesday at 
the Westminster Palace Hotel. The proceedings were private. 


Amazon Telegraph Co.— The meeting of this company 
was held on Tuesday at the offices, but our representative was not 
admitted. The directors’ report appeared in our last issue. 


Western Telegraph Со. — Interim dividend 38. per 
share (6 per cent. per annum) for quarter ended September 30th. 


STOCKS AND SHARES. 


Wednesday Evening. 
TEREGULABITY continues to characterise the markets all round the 
Stock Eachange.  Cheerfulness and depression alternate in a 
remarkably methodical fashion, but business holds aloof. Мару 
think that what is wanted to re-animate tbe House is a steady rise 
in Consols, which would react upon all other markets and ii.duce 
public confidence. Needless to say, the investment departmente, 
euch вв are those with which we deal, would feel the effect of such 
a movement toa most tatisfactory degree, but the trouble is, that 
the outlook for any substantial advance in Consols remains decidedly 
obecure, and must of necessity be so until the New Year. So that, 
under the circumstances, small mercies and small rises must not be 
lightly treated, and with the slight hardening of the Funds has 


come a little better tendency in the investment and electrical 
divisions. 

Notwithstanding the comparative glut of gilt-edged stocks in 
other sections of the Stock Exchange, the electricity supply prior 
securities find ready purchasers. In illustration, we may mention 
thata line of some thousands of Kensington Debenture stock came 
to market the other day and was easily placed in a very short time, 
There is no change to record in prices of these gilt-edged varieties; 
in fact, the monotony of the share list is only varied by an advance of 
5s. in London Electric Preference, which are considered a cheap 
6 per cent. investment at about 5, their par value. 

Within the neat 10 days it is expected that the award of the 
arbitrators in the Marylebone case will be made public, and there is 
considerable speculation as to how it will “ рап out” for the com- 
pany's sharebolders. The Ordinary maintain their ground at 16. 
St. James’s and Pall Mall shares keep dull; a good deal of interest 
seems to have been aroused by their depression, but iu answer to 
inquiries as to the reason for the fall, the jobbers counterask why 
Consols and other investment securities are flat. The issue of new 
Edmundson Preference met with success, and the shares were over- 
subscribed. A good deal of business is doing in them on the basis 
of is to 1 premium over the ist ue price. 

Brush continue their erratic course, the change this week being a 
rise of 5s. in the price of the Ordinary thares. Electric Con- 
structions are lower to the same extent. 

The feeling and animus aroused over certain electrical affairs in 
Bournemouth have not altered the price of Bournemouth and 
Poole Electric Bupply shares, which are 13 for the Ordinary and 
104 for the Preference. Folkestones are 6] and Oxfords 54, Hoves 
being 8. Calcutta show а drop of 102. at £7. 

Presentation'of private Bills to Parliament has now ceased for a 
while, but the Bill Office finds itself confronted with an enormous 
amount of work in connection with light railway schemes. Mean- 
while the market for those descriptions which have passed the pre- 
liminary ordeals is marking time. In the electric railway group, 
Central Londons remain somewhat dull, while City and South 
London fails to recover its late relapse, although the company's 
traffies are good. Dividend estimates are already in vogue, but 
since the next four weeks may make a deal of difference to receipte, 
these guesses, of course, are quite untrustworthy. The "Twopenny 
Tube " announces that its present locomotives are to give place to 
the improved motor carriages early next year. 

British Electric Tractions have recovered some of their fal], the 
Ordinary and Preference both being } better. There is no premium 
on the lasi-issued lot of Prefererce shares. Colombo Electric 
Tramways and Lighting 5 per cent. Debenture stock has been done 
at 1012 this week. Anglc-Argentine Trams were sold at 45, and 
Calcutta Trams are 7}. Only shareholders were admitted to Tues- 
day's meeting of the British Electric Street Tramways. 

In the Telegraph market Amazon shares have shed a further 
10s., and Direct United States Cable shares are down 1, despite 
the latter company’s announcement as to telegrams being accepted 
next week for transmission by the new all-British route. Anglo- 
American Deferred bas hardened a fraction on the better tone of tbe 
Yankee market, induced by the Presidential message. West India 
and Panama Telegraph First Preference shares are quoted ex 68. on 
account of arrears of interest, and the price has been lowered about 
this sum. There is no recordable change in the Trust Co.'s 
shares. Great Northerns lost 4 on Mr. Balfour's statement ав to the 
project all-British cable line to India. 

National Telephone issues keep good, and the Third Preference 
are à up at 5. It is said to be growing apparent that the Govern- 
ment competition will not injure the company to any great extent. 
United River Plate Telephone shares have regained the fraction 
which was lost last week, it being stated that the strike in Buenos 
Ayres is at an end. | | 

Accustomed as we are to sensation from the British Westinghouse 
Electric and Manufacturing Co., this week's report sets forth 
still more dramatic figures of the success that has attended the 
concern during the past 18 months. The orders received for the 
year ending July 31st, 1899, came to £279,000, and those for the 


four months ending last Monday, were nearly four times as great as - 


the 1599 total. An additional issue of 200,000 5 per cent. Pre- 
ference sbares is to be proposed to the meeting next Friday, 
December 12th, and we may whisper that if this scheme should be 
sanctioned, the present shareholders, will probably receive the first 
offer of the shares at a price which is likely to give them a profit. 
The present Preference are 63, and the Ordinary about 7. But of 
course nothing can be known definitely until after the proprietors 
have agreed to the issue. The Nernst Electric Light report tells 
of a net loss of £1,643 for the year. Retrenchments are spoken о, 
and the directors express в hope that the company may soon be in 


а position to cover expenses. Certainly the board cannot be 
accused of undue optimism. 
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SHARE LIST OF ELECTRICAL COMPANIES. 
|I 
aa "ED е » v 
0 "M : TFLFGRAPH «Nh TELEPHONE COMPANTES, 
t] 
а | 
X | Stock Business done 
: losing Closing ded 
Em Present | or | Dividends for the last | QC Mn, Weck en 
e tus ids Share. | "three years. | Quei | Wee d. Dig 
Eco | 1902. 
и Шш, . 
ы | 1899. 1900. | 1901. Highest Lowest. 
67.100 | African Direct Telegraph, 4% Debs. 155 2 " id 98 —102 98 —102 „ a 
Р 95000 | Amazon Telegraph Со, s shares, Nos, 1 35000 : ; 8 — 4 2)— 84 z "e 
CANIS 115.700 Do. do. 5% Dene., Nos. 15 1. 1, 350 Red. К a i 70 — 80 70 — 80 Ps 
ly tn 73,8310 | Anglo-American Telegraph  .. Е 73/6 949; 61s 49 — 52 49 — 52 T . 
ка 8.105.500 | Do. do. do. 69 Pre... 6% 6 6% 99 — 95 98 — 95 95 93} 
Uta 8,105.50 | Do. da. do. Deferred .. . £1 78. | 58. 4— si уд 9 ы? 
гер 44.000 | Chili Telephone. Nos. 1 to 44,000 es 4 ф 5 б 4 — 4 4 — 4a ө a 
SANE, 18 839 900$ | Commercial Cable ‘ 8 8 8 178 —188 178 —188 
det d. 1,841.209 Ро, do. Sterling 500 year 4 * Deb. Btock Red. A N » 94 — 96 94 — 96 95] 
16.000 | Cuba Telegraph " "NO. й T% | 44% | 4% 5— 6 5.— 6 ө 
* um. 6.000 Do. бере. .. .. .. N dm 31-8 iT 83 Z : 
"M 12.931 | Direct Spanish Telegraph 4% 4% | 4% — 8 ej 
5 Y 6.000 Do. do. 10 % Cum. Pref. 25 7 — 8 7— 8 ^ | 
gis 60.710, | Direct United States Cable 8305 | 8% | H% 105— 11 101 — 103 1074 0} 
. 96.800 | Direct West India Cable, AE Reg. Deb., within Nos. 1 to 1 200, Red. M 100 —108 100 —108 T i 
An we 4.000.000 | Eastern Telegraph, Ord. 8 da: E: 7% 17% | 7% | 128 —128 123 — 198 124 254 
yet 1.955.565 Do. 5) Pref. Stock E e 8 59 — 02 80 — 92 9. 
1,591.615 Do. Mort. Deb. Steck Red. M in A 104 —107 104 —107 a п 
800.000 | Eastern Extension, el ia, and China Telegraph 7% |7% | 7% 11#— 11$ 114— 123 11g 4 
T 890.000! Do. 4% Deb. Stock p M n 107 —110 107 —110 а 7 
e e 300.000 | Eastern & South African Tele., 4% Mt. Db., Nos. 1 to 8.000, red. 1909 5196 99 —102 99 —103 100 
Iu. 900.000! Do. do. 4 Reg. Mort. Debe. (Mauritius Sub.) 14 to 8,000 99 —102 96 99 – 102 . 
140.927 | Globe Telegraph and Trust . buc М E 53% | 53% | 5% 91— 91— 95 
1950.019 Do. 6 % Pref. ; » 18 — 1 18 — 1 lug 184 
NOR 150,000 | Great Northern Pace of Copenhagen 124% | 16 95 | 15 % 27 — 28 264— 27 
| Halifax and Bermudas Cable, 4$ €, 1st Mort. Debs., within Nos. —1 100 —108 : 
TEE eae re „„ 
"s 17.000 | InAo-Eurcpean Telegraph Et QR 5ш; 10% | 10 Y | 10 % 89 — 48 89 — 48 
чь 100,000 | London Pintino-Brazilian Telegraph, 6 & Debs. i $ 101 —105 101 —106 . 
MAI 72.0 | Montevideo Telephone, Ltd., Ога. Nox, 1 to 72.690 2 .. T i- 4 i- 3 . 
86.192 Do. 5 % Pref., Noe ne to 86,403 b 22 ©з 1 1 
' 1.9-8,333 National Tole Ed Pref. Steck... 5 5 | Бо 92 — 91 92 — 94 
тэме, 1,906.67 Ро. o.  Def.Btck .. а 66 (Kd | 62— 64 62 — 61 | 62 
ME 15000 Do. do. 6% Cum. Ist Pref. 6% | 6 6 % 1 jm 1 
tu 15000 | Do. do. 6% Cum. 2n Pref. . 6 6 6 ni—1 114— 1 | 
с, 250000 Po. do. 5% Non-cum. Br. J. Pref., 1 to $50,000 5% | б 5 4 5— b 6b ; 
ы 2,000 000/ | Do. do. — 8i Y Deb. Stork Re. 840 | 845 | % 95 — 96 95 — 95 | 
шей шс, 600.000 Do. do. 4% Deb. Stock Red. s 4 5 4 $ 101 —105 101 —105 | 
| 171.501 Oriental Telephone an’ Elec. Nos. 1 to 171,504, fully paid 5% 6 6 — 1 $— l 
RET è 100.000 | Pacific and European Tels 1% * Guar, Debs, 1 to a 000. e ae ; 99 —102 99 —102 | 
"nas 11.39 Reuters? ; 5% 5 96 596 641— 14 — 7 
dris 3303 i Submarine Cahles Trust ji е. S „ ud. —120 — | 110 —120 112} 
бл 55.000 i United River Plate Telephone | 7% | 7%] 7% ja 5} b — 5 
A 40.000 | Do. do. Cnm. Pret., Nos. 1 to 40,000 > E E | 4l— Б 44- 5 EM 
au 179 917: | ро, ао, 5 Debs. - .. | 102 —105 102 —106 z 
TII 15 609 | West African Telegraph, Shares e 8 — 4 8 — 4 Se 
i 80004 | West Coast of America, Nos. 1 to 90.000 an1 53.001 to 58.008 . И 0 i 0— i 
ЕКЕ 150 000: | do. 4% Debe., Ito 1.500 guar. by Braz. Sub. Tol. » 1 | 98—101 98 —101 111 31 
1 267.990 Western Telegra i Ltd., Nos. 1 to 207.930 M "7 96 T % 7 % 114— 12 114— 12 ni, 113 
: 75.000! | 5 %, Debs. 2nd series, 1906 = 102 —105 102 — 105 e ode 
400 000 | Da 4 х Deb. Stock Red. 58 3 " E D 
m 8.821 West India and со Telegraph . „ 8% 4% Ё Н fn б 
ж 81.568 | Do. do. do. 6 % Cum. lst Pref. E 5 — 
КЕСЕ 4.069 ' Do. do. do. 6 % Cum. 2n Pref. . = 4 8— 4 
80,000 Do. do. do. 5% Debs., Nos. 1 to 1,800 3E 100—109 |10 18 
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20.000 | British Aluminium 7 % Cum. Pref. . Es - T 10 | у» | 53% zm 8 — 4 8— 4 
800.000 | Do «o. 5% lst Mort, Deb. Stock Rel. Steck ME PS jd 75 — 80 7$ — 80 
100.000 | British кепе онов ои физ Au Xu 10 | 8% 9% | 9% 1% — 121 121— 18 123 121 
100.000 Do. 6 % Cum. Pref. . suy ез 100 7 ox x50 11— 1 i —11 12 1 128. 
600.000 / Da. do 5% Perpetual Debenture Btook e o Stock ы. 0 —126 , 128 —126 1254 214 
100,000 | British Insulate! Wire Ord... „ 18 20 % 15 10 7 — 8 7- 8 
100.000 do. 6 % Cum. Pref, „„ б (s.d. ORAS Оза 6 — ê 
50.000 4j 7, Int Mort, Deb. Redl... 100 VA D D. 109 —106 103 —106 з ^ 
50 000 cBrewet Lindley & Co. (1099), Ord. .. ИИ " zs . | £ | ; ; 89, ! .. | 12/3%о136 | 12 12/6 to 18,6 ua i 
50 000 7 6 % Cum. Pref. .. Е ee ..| £1 | " 6 .. | 166 to 17s. 16/6 to 176 .. je 
105.781 | Bru h h Electrical Engincering, Ord., 1 to 105,781 . коз at 29 si% 5 Ri! {— Н | 1- Н 1 
150.000 | Non-cum.6% Pref... 5... 2 | 6 6 3 = | 1— 1 au ux I. em 
125.000; | а 44 * Perp. Deb. Stock nd Stock gk - 100 —103 : 100 --108 .. zm 
125.000 / De do. 44 % Perp. 2nd Deb. Stock ‚о a. Stock у 91 — 99 | 98—98 ө 
85000 | Callen:ler’s Cable Construction Stare n о 5 15 9% | 15% | 2% l4 — 15 14 — 15 e 
40 000 Do. do. do. 5 ‘%, Cum. Pref Е EXE D ene | 8 55— 6 z 
90.000; Do. do, do. 42 X lət Mort. Deb. Stock Red. Stock pu A 109 —118 109 — 119 3 
1,860.00 | Central London Railway, Ord. Steck e .. | Btock | "E HE: 100 cine 955 100) 103 
491.093 Do. do. 1% Pref. Stock. © DEP | Stock S 145 106 —109 105 —108 1064 | 106 
491.993 | Do. do. Def. do. . Stock ne d.d | 106 —109 106 —109 107 .. 
1,830.000 | City anı South London Railway NE uu" | Stock 115 11 2 175 — 76 75 — "6 i 76 14% 
55.000 | daa da YT «Ср Nos. 1 to 55.000 о ES 24 990 T Js 8 | 74 | 8% 7 23— 3 31- 8 65 
о. 5% Ist Mort. Reg. De 1 to of £100, and | Z i E 
100.000 / Oriali oot ры s | E we 3b ous .. | 100 —100 % ^ 101 —106 % 
99 261 Edison 5 Swan United Elec. Light, A* - hares, £3 pail, 1 to о 5 6h 217 xxn d I: à — f 
17.189 do. „A shares, 01—017,189 . . Б | 6% 1 915 | 13— 23 W— 2 
814,023; Do do. 4% Deb. Stock Red. s ; 100 ^ .. . . 3 71 — 78 74 — 78 
100.000. Do. do. 6%, 2nd Deb. Stock Prov. Certs. an рі. | 100 А p dee Ж 77 — 93 T= 823 
112.100 | Electric Construction, 1 to 112.100 .. 2 6% 6% 1 6% 14—.2 | of 21 D 
81 390 Do. do. 7 % Cum. Pref., 1 to 31.390 z ID uu M Ps 2 24 | 2 Es 
102.500 / Do. da. 4% Perp. Ist Mort. Deb. Stock . ! Stock к . 99 —102 99 —102 — 
25.000 | General Electric Co. ( 5, % Cum. ге, 93 : E: ssi 10 5% % 10 — 104 10 — 104 | 
200.000 Do. do. %, Mort. Deb.. en ех m y | Stock à ! 99 —102 99 —102 | 
85.000 | Henley's (W. T.) Telegraph * orks, Or ill. 5 i159 20 % DX Ae 19 pm 174 
85.000 Do. do. 43 % Pref. | COO ni B | d$ 430 5 | 
50.000 | Indi us Gutta-Porche & Talen Мо Deb, „ S 10 6 10 120 — 213 120 — 213 f | 
. ndia-Rubber, Gutta-Percha & Telegrap orks xs а 1 10 % | 70 2 
800.000. Do. do. do. а % Ist Mort. Deb. | 100 \ 100 —103 100 —103 
87.500 Liverp wl Overhead | Railway, Ord. .. B ou „5 10 375 | BI | 14% — 6 — 6j 
10.000 Do. Pref. £10 paid ЛЕ vu ia Pe 10 | 5 26 ; 9 1 — 1 
7,500 | Parker (Themas). L l., Ord., Nos. 1 to 7, 500 ds "e "S 10 "n ©» = 144— 10 | 144— 1 . 
Rosling & Fynn 6 % Cum. Pret. А M m m 3 £1 = 6 x 19,0 to 200 ! ..—.. ay $e 
87.850 Telegraph Con. emotion and Maintenance. . 19 | 15% 117 20 % 87 — 40 | 87 — 40 895 89 
150.000 4% Deb. Bus. Мов, 1 to 1,600 Red. 1909 100 змо as "i 102 — 105 103 —105 ; ЯН 
510,000 | Waterloo & City Railway, Ord. Stock : ..| 100 8% ' 89, | 8% 99 — 93 — 96 9i . 
- + Quotations on Liverpool Stock Exchange. } Unless otherwise stated al] shares are fully paid. 


§ From Cedar Share List. q From Manchester Share List. 


LA! TENT r ROCURABLE QUOT A110NN OF Stern IEN NOT OFFICIALLY QUOTED. 
Consolidated Telephone Saar and Maintenance, -I Oldham, Ashton, and Hyde Electric (£10 ; 220 543 16—11 і 


Nasi june! Еесугіо 
Bunk raté of dun 4 per dent. (October 9nd. 10035 
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Stock Te Я Closing 
iso NAME or а е Fa Quotations 
ncs Share i P V EE Nov. Ath. 
: i 180%. 1900. * 1901. 
100.000 | Blackheath and Greenwich Dist. Electric Light, Ord.. 1 M De Wd ONE 
100,000 Do. R% Ist Deb. Stock, Prov. Certs. 100 hte | 110 113 
20,000 | Brompton & Kensington Electric Light Sup., Ord., 1 to 20,000 5 6% 6 , | 8% | M- 10; 
20,000 Do. do. 1% 'Сат. Pref. Б И TUM qu 10} -- 102 
50,000 SREDE н and Strand Electricity Supply .. ii 5 A | 9 K, | 10 w 9 — о 
70,000 | do. do. 44°), Cum. Pref, 5 | . 5i— 
40,000 | Do. do. '* City Undertaking "' is Cum. d 5 | | 7 11— 5 
250,000 Do. do. 4% Deb, Stock Red. Р 100 : EM E 105 -—107 
14,436 Chelsea Electricity Supply, Ord. КА 5 6 X 04%, 1% | 51 — 6 
150.0001 Do. do. X, Deb. Stock Red. Stock f " 110 112 
70,594 4 “ty of London Electric ims Ord. 10, 001 110, 505 10 4 5 0 ET 5 5 | 10 -- 11 
10,000 ! Do, 6 % Cum. Pref., 1 to 40,000 10 6 % 6 — 13 — 14 
400,0001 Do. 5 So Deb. Stock, Scrip. (iss. at 115) all paid ба „ 121 — 12 
300,000 | Do. 44°, 2nd Deb. Stock, Prov. Certs., all paid .. | 100 is 24 | 103 — 106 
10.000: County of London & Brush Prov. Electric Lighting, Ord. 1 40.000. 10 1 4% 44, Mi-- UJ 
20,000 Do. ao do. 6 Y Pref., 40,001- 260,000. 10 6% | 6% ; 11į-- 121 
400,0001 Do. do, *, Deb. Stock, „Prov. Certs. (all ИНА Re d T A р S. ud 000 112 
00,000 | Kdmundson's Electric А Ord., Shares Я 5 6 % 7% 7% l'6- 6 
30,000 Do. do. 6 oS Cum. Pref. .. eh ja sa p | 6- o 
110.000 | Do. do. i, Ist Mort. Deb. Stock 100 eu m 1 MY - 110 
21,000 | Kensington and Knightsbridge Electric, Ord. . 5 11 X 12-5; 10 „ | We 11 
090.000 Do. do. do. 4% Debenture Stock Stock | 2 © 101 - 104 
110,000 | ondon Electric Supply Corporation, Limited, EUN T . 3 ot wi es Yi 2} 
19,0 Do. do. do. H Pref. 5 E. е ч! 14 — 54 
250,000 Do. do. do. 4 Ist MON. Deb. Ste ck Red Stock - | ae = б -- OY 
100.000 Metropolitan Electric Supply, 1 to 100,000 . | 10 bow 05, (1*5, 153 — 16% 
220,000 Do. do. 44°, Ist Mort. Deb. ое k ЫЗ А | "m 2 ae 109 -—114 
250.001 D. do. ale, Mort. Deb. Stock Red | Stock „б. 4. 0) aqu 
10,852 Notting Hill Electrie Lighting 1 ae 10 7 , 7 o0 | 6 '5, H - 15 
10,000 | st. James’ and Pall Mall Electric Light, Ord. Es 5 Mays | IHS 11%, 11 15 
20,000 Do. do. do. 7 , Pref. %, 0¹¹ to 10, 090 5 T. 7 th, Tr ч\ 4 
150,0001 Do. do. do. 33˙ Deb. Stock Red 100 zd 95 | 98 101 
12,000 | Smithtield Markets Electric Supply, Ord. 5 | * 1; 21 
50,0001 Do. do. 4°, Deb. | 100 ' | ex М) 90 
65,000. | South London Electricity Supply, Ord. | 5 T | 3 — M 
340,000 | Urban Electric Supply, Ord., £4 pd.. » i Witt t ЗА. 1 
30,000 Do. do. 5 M Cum. Pref., £4 pd. . | Br WU ду de х В ооа 
110,000 | Westminster Electric SUIS. Ord. 5 13 10y% 1073, 11 - 1? 
28,141 Do. do. 5 5 Cum. Pref. 5 6 — 6} 


* Subject to Founders Shares. 


CHEMICALS. K. 


a Acid, H у drochloric 


| n» Nitric .. 
a „ Oxalic. 
a „ Sulphuric 


a Ammoniac, Sal x 
a Ammonia, Muriate (cry stal) 
n * А 
a Bleaching powder . ai 
a Bisnlphide ot Carbon 


а Borax. 
a Denzole (90 U 50 
a T (50 90 %%) 


в Copper Sulphate 
a Lead, Nitrate 


a „ White Sugar 
a „ Peroxide 


a Methylated Spirit .. 

a Naphtha, Solvent 90%, at 140 € s 
a Potash, Bichromate, in casks. 
a ii Caustie (075, 8Y S). . 

a " Bisulphate 

a Shellac 

a Hulphate of Ma: чпеміа 

a Sulphur, Sublimed Flowers 


a T Recovered 

a is Lump І 

a Soda. Caustic white ШЕ 
4 „ Crystals 

a „ Bichromate, casks... 


METALS, &c. 


h Aluminium Ingots, in ton lots .. 
b vi Wire, in ton lots 
h Sheet, in ton lots . 
p Babbitt'& metal ingots  .. 
c Brass (rolled metal 2" to 12") basis 
€ , Tube (brazed) А 
е, T (solid drawn).. 
„ Wire, basis.. 
e ср Tubes (brazed) 

„ (solid drawn) 
| C opper Bars (best selected 


a Messrs. G. Boor & 
b The British Aluminium Co., Ltd. | 


Quotations 
supplied by 


| Week 
en, | ending 
Biackburo со. Trys. .. | Nov. 28 
Blackpool and Fleetwood | , 29 
Bristol Trys. & Car. Co. „ 28 
British Elec. Trac. Co.: 
Barnsley . 2 T „ 21 
Devonport ; „„ 2l 
Dudle Stourbridge.. ie 21 
Gateshead 1 21 
Gravesend — Northfleet » 21 
Greenock— Ps. Glasgow * 21 
Hartlepool is "E „ 21 
Kidderminster .. Ease жу @1 
Merthyr .. T £5 „ 21 
Middleton M^ - „ 21 
Oldbam-—Ashton у „ 21 
Poole ss ss e » 2 
Potteries 8 vet 21 
Rothesay.. “= se » 21 


c Messrs. Thos. Bolton & Sons., Ltd. 
d Messrs. F. Wiggins & Sons. 
e Messrs. Frederick Smith & Co. | 


! This week. .| Last week. line. or or Dec. METALS, &c. (cantor ifi: 
per ewt. 5/- | 5/- | 9 Copper Sheet p tton 
per ewt. 22/- 22/- n „ Rod. uf per ton 
per ewt. | 92% 32, | є „ (Blee trolytic ) Bars per ton 
per ewt. 5/6 5,6 t T i: Sheets per ton 
per ewt. 127 f 129 | ' 70 ae Rod .. per ton 
per ton £3310 433 10 е T ” НС. Wire per Tb. 
per ton | £30 | £30 F Ebonite Rod я = ‚ per Ib. 
perton © £410 44 10 f Д Sheet per 1. 
per ton £15 £15 п German Siber Wire per th, 
per ton £13 £11 h Gutta-pereha tine, per Ib. 
per gal. Ti- 77— h India-ruhber, Para tine . per Ib. 
per gal, 5.6 56 | - i Iron, Charcoal Shects per ton 
per ton £17 10 £19 30. dec. i „ Pig Cleveland w arrants) per fon 
per ton £24 £24 | С i „ Forgings, according to мие per ton 
per ton | £31 £31 | i Serap, heavy per ton 
per ton £27 10 £27 10 i „ Wire, galvanised No. 8 per ton 
ny fe! DEM 9. 
567 ds ER A g Lead, English Ingot per ton 
per Ib. Ad. Ad. 2] T Sheet per ton 
per ton £24 £24 "m Manganin Wire No, W. per ФЬ, 
per ton £35 | i a Mercury per bot, 
per ewt. 1:30;- 130 | d Mica (m original CARER) Sali per Ib. 
per ton £4 10 t1 10 do on o i4 medium per Ib, 
per ton 16 5 £6 5 d „ large per Ib. 
per ton £5 10 £5 10 p Phosphor Branze, plain eastings рет Ib. 
per ton £5 £5 p T rolled bars & rods per lb. 
per ton £10 15 £10 15 i p „ stripd&sheet per Ib. 
per ton £4 £3 © 0 Platinum " e per oz. 
per Ib. 24d. 24d. p Silicinm Bronze Wire per Ib. 
| 4 Stee, Marnet,ace'd’y todes. m n per ton 
p ET és in bars 
per ton £148 1118 2 bin, Block per ten 
per ton £224 £224 | | a „ Foil hk »" pev lb, 
perton , £191 £191 i „ „ Wire, Nos 1 to 16 per lb. 
per ton 40 to £120 £40 to £130, p White Anti-friction Metals- 
per 1b. Std. 744. " White Ant” brand . per ton 
per Ib. Std. J Yarns, 2105 Grey Cotton, onsp in per lb. 
per Ib. 61d. і. lea. Flax .. per Ih. 
per Ib. Gd. y) „ 3 ply 10 Ibs. Russian per lb. 
per 1b. Rid J " 10 lbs, Russian, single .. per lb. 
per lb. о. J Т 180 ]bs. Jute rove per ton 
per ton £67 k Zine, Sh't (Vieille Montagne bnd.) per ton 
Co. | f India-Rubber, G.P. and Teleg. Works 
a Messrs. James & Shakespeare. [Co., Ltd. — 
| ee h Messrs. Edward Till & Co. E 
i Messrs. Bolling & Lowe. киррчеа YY 
jJ Mesars. Walter H. Hindley & Co., Ltd. 
TRAFFIC RECEIPTS. 
Receipts for Miles 
Mie week. Total vo date. open: 
DL "амы eee а pos n Compan Week 
Inc. or | Inc. or This Last * PNE ending 
Am'nt. dec.“ | Am'nt. | dec.“ |year. year. 8, Am'nt 
E Ww v ж к E F 
668 4 51 | 29,441 + 8.809 1 | 194 =з B. E. T. Co. (continued). — | £ 
ex | + 1 20.171 — 15 71 71 § Southport .. Fav. 21 222 
4.123 | +443 — — 28 28 A SH Staffordshire. „ Җ 618 
| © wanses . „> vey 
1710 — 965 „„ E Taunton. $5 T E | 190 
316 — 11 20,132 + 1.20 Б | 5 SR Tynemouth `. „ 21 27 
728 | +140 35.271 + 4,358 183 | 189 © Weston -super- Mare. „ 19 37 
$ +238 | 85,508 | + 7,2.6; 1 of ә © Wolverhampton Diet. mE 309 
170 — 3,858 — | — 4 Central London Railway: „ 29 7.093 
119 | + 76 | 28436 | 418,229 7 | Ty Ẹ City and 8. London Ry. 8) 3˙˙7 
21 | + 20 | 11,810] + 1,181! 64 | 4$ © Doncaster Corp. Trys. s. "T 
99 4 4 5.808 + 52. 11 4$ © Dover Corporation Trys. » 29 1ER 
154 — 27 9,321/— 1,679 3 | 8 @ Dublin United Trys. .. ° 28 40 
234 — | 10,174 — 84 — 8 East Ham Tramways .. „ 29 416 
511 + 87| 2549/6 + 1471 8 8 Glasgow Corp. Trys, .. | „ 15 12.673 
196 | + 18 12495, — 32 8]! 8 Liverpool Overhead Ry. „ 30 1445 
VF 2s] 2] * Newcastle Corp. Trys. .. „, 29 2.967 
| 39 | + i4 | 1,810 | + Бйз = cem Sunderland Corp. в. „ 00 9х0 


| Unless otherwise stated all shares i ure и үн. 


MARKET QUOTATIONS, Wednesday December 3rd. 


SHARE LIST OF ELECTRICAL COMPANIES (continued).- ELECTRICITY SUPPLY COMPANIES. 


Closing | Bu mess dni 
Quotations week ended 
| Dec. rd. Dee, dvd, 1902. 
| : Hig ee.. Lowest. 
"c v 
| 110 —113 D 
101 — 10 103 
| 10}— 10 IC 
9.— 9 ' ds 
1 оз 5 
r 0| 
| 105 107/ . 
51— 6 ` 
110 . -113 | ox 
10 l НЕ 
| 13 H 
121 --199 
103 —106n ! 
| 1 94 
WAS 121 Е 
109 —112 | ADU 
f Per B 17 
tt "S 
107 1105 \ 
10 — 11 
101 —104 8 
| He | x 
5— n " 
96 — 90 E 
| 154— 16} | 151, 
100. 111 i 
99 102 i | | 
1 reas оц o 
aed | gus ак 
боом аң Ю 
Us — 101 P s 
1 — 21 T" 
x) -- 00 - 
з= м 0H 
12— ЧА E 
' We + | 
131—102. | 10H ut 
6 — 6), | ШҮ 6] 
This week. Last week. Inc. or Dee. 
£67 £67 
£67 £67 
£56 к 
171 £74 
кез 16 
Tad 72d. 
Be 3" 
п. EE 
145 LH 
ЫЕ ч! e 
3,1 t0 3,5 32 t0 3,7 Con, 
£15 £18 т 
ol;- 51.7 d. . 
From £11 ! rom £11 
17.6 to 50, 17/6 to 50j- 
£u 15 £9 15 
fu "11 Р 
ti 3 113 
R- 
ik 1 сч 15 
Sd. to . „. to 9d. 
1 %% % 5029 
3 t·0 73 1 19 7.3 
lid. to 1,2 IPA tobe 
Ve t-0 1/3 1, 613 
From 1/2 | Fr. 61 2 
14 41 
9d. to 1; | ИЛЕ (о 1! 
£54 £54 
From £15 to £40 
' £112 1112 
( to £113 to 4113. 2 
L6 « + 176 
17 1,64 
£36 to 460 £36 to £60 
"id. "id. 
nid. 53d. 
ҳа, 1174 
hid, ix 
11111 £1111 
коз £23 


k Messrs. Morris Ashby, Limited. 


m Messrs. W. 


T., Glover & Co., Ltd. 
n Messrs. P. Ortnistou & Sons, 
o Messrs. Johnson, Matthey & Co., Ltd. 


p The Phosphor Bronze Company пие 


Receipts for 
the week. =! 


| 
| Total to date. 


Miles 
open. 


ine. or Unt Inc. or This Last 
dec.“ dec.“ yesr. усаг, 
| £8 | e | e | 
| 41416 12.67 4 1.581 51 OY 
— B6 , 81 — 1,136 21! 22 
+ 52 12,0 + 1156 50 8 
— 9 3029 — a5 lf — 
+ 51 13.56 + 1.951 31 
— 5,464 — 2$ — 
+197 10,1181 + 6,594 104 (09 
7230 145,510 +115171 6 6 
' +415 67,027 $21,059 61 
— m | — e 
2 оз + 17 8 | 8 
+345 105,888 + 2,73 46 46 
+115 1,600 + 2, 5 41 
| + 2,297 21,762 a ub Ж 48 
+ 9 85,319 63 
‚+ 38 41,679 + 2798 "p Bu 


— 


£ 130 


(л (л 700 (д (л 


METAL MARKET. 


Fluctuations in November, 
| 


Nov. 3 4 5 6 710111213141718192091949:. 


£25 


‘ 


i LEAD (ENGLISH). 


Nov. 3 4 5 67 10111213 14 17 18 19 20 21 24 25 26 27 28 
£20 


IRON. 


TIN. 
Nov. 3 4 5 6 2 10111213141718 1920 2124 25 20 2723 


N як 


COFPER (G.M.B's.) 
5586 7 10111213141718 19202124252627 28 


t EMM 


т 


moi Ox ш)... 
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THE MANCHESTER ELECTRICITY 
UNDERTAKING. 


QuEsTIONS having arisen in the City Council with regard to the 
policy of the Electricity Committee, particularly as to expenditure 
on plant-—which is alleged to be in excess of the requirements— 
the matter has been referred to an expert, with instructions to 
report folly. As soon as the report has been received, it will be 
presented to the Council and published. Meanwhile, some figures 
showing the magnitude of the works aud their gradual development 
may be interesting. 

The application to the Board of Trade for the original lighting 
order was made in 1890, and the sanction of the Board was given 
on July 17th, 1892. The scheme, then, was for a loan of :£80,000, 
repayable over 25 years. Following upon this application, however, 
were 10 others promoted in quick succession, and in conjunction 
with the various authorities in Greater Manchester, including 
the populous districts of Levenshulme, Moss Side, Withington, 
Droylsden, Heaton Norris, Audenshaw and Denton. They are as 
follow :— October, 1593, £70,000; May, 1895, £100,000; August, 
1896, £100,000 ; August, 1897, £125,458 ; March, 1898, £15,053 ; 
September, 1899, £181,610; November, 1899, £22,000; August, 1900, 
£189,890; June, 1901, £810,110; and March, 1902, £477,000— 
making the total amount of loans sanctioned £2,171,121. In 
addition to these, a further amount of £75,000 was asked for in the 
last Manchester Corporation Bill. Electric lighting orders -were 
granted, contemporaneously with these loans, to the suburban 
districts, with power to transfer them to the Corporation. 
At the expiration of the period specified in each case, 
the various authorities have the option of taking over such 
part of the undertaking as lies within their several districts, 
but in the meantime the obligation to supply current for lighting 
over these districts, roughly estimated at 22 square miles, rests with 
the Manchester Corporation. For some years the Manchester 
undertaking turned out the largest municipal electric supply outside 
London; and though for the present its lamp connections are 
exceeded by those of Glasgow and Edinburgb, and its output and 
extent of capital outlay by that of Liverpcol, it is probable tbat in 
a couple of years, when the enterprise bas been completed, the 
city will again take the foremost place among provincial muni- 
cipalities. Hor some years the development of the business was 
hampered by the difficulty experienced in maintaining a generating 
capacity proportionate to the demand for electricity. So late as 1901 
the Electricity Committee had to refuse 60,000 8-c.P. lamp con- 
nections, on account of the inadequacy of the plant to produce the 
power required. It was, therefore, considered prudent to look 
ahead and provide plant sufficient to meet the estimated needs up 
to 1904, for both tramways and lighting. The capital expenditure 
on land, works, railways, battery stations, tub-stations, cables, 
meters, instruments, stores, and the consulting engineer’s remunera- 
tion had, up to March 318г, 1902, amounted to £1,164,307, of which 


` £301,014 was laid «nt in the year 1901-2. Some idea of the rela- 


tive cost of the individual parts of the work may be gathered from 
the following figures :— 


Dickinson Street ... M a iss . . £238,699 
Bloom Street к EE d ^ . 145.115 
Stuart Street s -— a ды 50,965 
Stuart Street railway е7 = TA -— 9,732 
Hunt’s Bank battery station - са, Dri 6,634 
Sub-stations in Mauchester and outside districts 29.936 
Cables a, ЖТ x "d об . 596,056 
Meters Dn " ve as ux "m 42.446 
Instrumente, stores, &. zs x " 44,724 


£1,164,307 

Analysed in another way, the figures show that, in capital expen- 

diture, the generating stations have cost £449,511 ; the distributing 

stations, £39,972; cable stores, £29,362 ; mains, £596,055; meters, 

£42,446; instruments, £4,822; and office furniture, £2,136. Com- 

paring it with other large municipal undertakings, the following 
figures show Manchester’s present position :— 


No. of Units Load in Capital 
Ў lamps. sold. kilowatts. expenditure. 
Liverpool ... + 361,980 20.018.142 9,431 £1,187,622 
Glasgow ...  ... 491306 9,282,043 7,950 962,727 
Ediuburgh e. 165,125 7,760,307 6,007 765,512 
Manchester 414,115 10,502,299 9,140 1,164,307 


The large number of units sold by Liverpool, as compared with 
the number of lamp connections, is accounted for by the tramway 
demand, the whole scheme being now completed. In the 
case of Edinburgh, two factors bave combined to bring about the 
profit of £10,295 on an undertaking which supplies an area only 
one-sixth of that catered for by the Manchester Corporation. These 
are, first, the gradual increase in the number of customers, owing to 
the familiarity with tbe advantages cf electric lighting, and, signi- 
ficantly enough, the drop in the price of energy from 301d. to 
2 96d. to private consumers, with a corresponding increase ia public 
consumers, leaving tbe combined price as before. The latest 
figures for the Manchester district show that in 1901-2 
the number of consumers was 4,030, the number of lamps in 
use 414,115, and the number of: motors 774. The supply 
to а section of -the tramways was started in June, 
1901, and on the present records this class of business is only 
accountable for 19 per cent. of the output, as against 81 per cent. 
for general supply. But, in its effect on the load factor, its good 
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Influence {з already traceable. By slight economies in all but one 
of the tens ths expenditure has been reduced by 0 12d per ш it 
poli. and this in крие of the bieb r prices cf ccal. The last year’s 
woking has, too, been beneficial in Manchester by raising the 
eb us per unit by 44. This produced an additioual reveroe of 
£115 0, ald ir assured a balauce of £7,635 on ihe right side, or 
mere па. double that of the previous year Duriig the eight 
years of the existence of the Manchester undertaking it has coutri- 
boted £52,954 in relief of the city rates, has redeemed £12,857 of 
ita oripical lonu capital, and has built up a small reserve fund of 
£16,311. In the load in kilowatta aud number of units sold, the 
city will probably be aleal of the обсег municipalities above 
named when its tramway system із completed. It is estimated that 
the tran ways will then require 19 anllion units per annum. The 
capita! expenditure mist песе ssariiy incr. ase in proportion owing 
to tbe l- ue erea of supply, aud the measures to be taken to over- 
Ome the cif u ties couue ted with loog-distance $npplies This 
Мач required the erection of no fewer than 19 sub-statious The 
Tramways Corauittee prouiises within ex mouths from the present 
time 10 bave 058 cara runniny, aud by the end of next year, allowirg 
fur ther. ues set to ов opered and cross routes, 119 more, or 757 
in all. Toe Elec тсе Commitice bas shuwa itself to be well 
abreast of these aud other needs. 


t 


NOTES ON RECENT AMERICAN INSTALLA- 
TIONS. 


Py FR\NK BROADHENT, M.I E.E. 


Tap Terctra Dnco МАХСРАСТСВІКО Co., Colt MBOUS, O* 


Таза installaiico en braces the m»«rufacturirg and ehippirg depart- 
menta cf tbe аг осе cor pans, the Н гоо au. Builtine, tbe Hartman 
Sanit: rmm rd Hori al. and the vari ug апера а d stores which 
оссеру the grou d flour «f the above buildings. In all there are 
c n! ected : 610 lan pa of 16 СР., 130 evel кеч 290 volt es, nud 
meters agerevati g 130 B. H.P.. liciuaea in the laiter are 85 d.ek 
and ceiling fane for u e curing Tbe summer mouths. 

Tbe su ail Tau И Query is а murb b guer thing in Ame r'ca than 
bere; m fac, wort of the porte bie fais used in this country аге 
in p rief Owing to eur climatic cand tions. the load factor of a 
fan motor mist be very low indeed, but. it unght be improved by 
tbe addi:on cf tbe hating attachment, when the fau could be 
peed m Winter time Ibis beater takes the form of а reeci-tauce 
ttrip, we una spirally ad fixed in front of the tan blade. When 
tbe fan is m alot jou, warm air 18 caused to circulate, aud a wore 
even temperature may be ms iutained in а room thau is posible by 
al y ether methed of beating. 

The most ut url weth d of teatirg large buildings in America ів 
by steam, and sean beat g gene rally forms ап lu portant adjunct 
to ixelated electrical installations 

In the in- talletion u: d:r u: tive, a certain amount of live steam, 
and the wh le of the ext aust steam, afier passing thropyb a heater, 
are ured for heating yurpores, tre beati р р'рев 1aviig а total 
surface of about 32,000 0 ft.; tbe condensed water ів then returned 
to the b Петь by meaus ot a duplicste set of nirect-acting vacuum 

umpa. Feed water ia nl«o ob'ainab e from several other a u- ces. 
^ the first piace, t! ere „rs underground. cisteris provided under 
the large buudings tur the вгогнре of rain water. The combiued 
сау асиу of these is upwards of 70,00 cubic ft. Then there ів а 
тоо! tauk, which receives sll waste wate iu the building, fed by 
means ef an auton at cally controlled pump; and, lastly, there is 
the town ворріу. The underground cis:erus ensure а very soft feed 
for c n-iderable periods. 

A R вь marivesty pe oil filter, and Worthington hot-wat-r meter, 
are placed in the main ferd pipe, both being fitted with bje-paea 
сөлес Ой. 

The generating plants, three in nun. ber, ore of 150 Kw., and two 
af 75 KW. output cach, are ty pil of Americau practice for se all 
get», со. sis ug of horzont-] engines coupled cirect to multipolar 
dynsmos, Ih- latter ere cf Siemens & Ha ske 250-velt type, with 
bru-braon the periptery of the armature. Scmi-circular pita uuder 
the machines affurd access to the lower brusben. 

The switebb ard occupies а corner of the engine room, the centre 
parel beii g placed across the corner, and t'e side jauels making 
an angle of 90 with each other. This, from the poiut of view of 
the attendant, isa very convenient arrangement, as he can вее or 
baudle ary inetrume ut or switch from «ne po-jtion. The panele do 
not divide tle plee, as is customary in English practice, and 
av required by the " tariff " fire offices, There are three generator 
panels, each tilted with the necessary D P. switch and instruments for 
one machine, and two feecer paut l', опе contain g 29 hghti: р feeder 
switches, and the other 14 power feeder switches. Tese switches 
are of tre chcap b.. kune раиєги, rarely used Over bere for main 
switchboard wok. 

Eacn ду ато panel is proviced with a change-over switch for 
соз beclicncitner ty tbe bybtiug or power bue-bars. A coupling 
взу еб on tte cevtre pai el permits of ibe two sets of bare by iog 
jomed t^ge'Ler, ко that during periods of light load one machine 
can eupply both ligbt aud power. 

Jhe velriceter ewiteb is provided with contacta, which permit 
of the p teatial b tween line and earth teing measured, and 


* Electrical Worki and, Engineer, N. X., April 26th. 


a table fixed below the voltmeter gives the values in megobms 
corresponding to the various readings, This is a little addition to 
a board which does not cost much, but is a very useful guide to the 
electrician-in-charge, and ів worthy of more general adoption. 
Earth 1.mps are all very well as a rough indication, but the earth 
teat throuzh a voltmeter shows the exa^t value of the line insula. 
tion within Certain limits, Апо зг uxssfal aldition to this board 
is a framed record sheet giving switch number, size of fase wire 
Bize of cable, safe-carrying capacity, length of feeder, and location 
of distribution box for each feeder. 

The wiring throughout. і: on the 220-volt two-wire system, the 
maximum drop in voltage to the lamps being 24 per cent а more 
sensible figure than the 1 and 2-volt limit i/nposed in this country, 
The wires are all ron in conduita, electrically connected and earthed, 
and not more than three ben !s are permitted in one run of conduit, 
without а straight way b x. Three bends are certainly quite enough 
to pull wires through; as for withdrawing a wire, thir, from a tuhe 
containing thr»e or four conductor, is almost impossible, even with 
only one bend in the tube, unless the latter be amply large in 
diameter, | 

A great point is made of the neatness of the wiring, and a photo. 
graph of a distrib iting cabinet is intended to illustrate this, The 
illustration is not a happy one, aad it is certain that no leading 
in-uran-e company in this conn ry woull pass the jumbled muss of 
wires shown i. tbis priut. There is simply no attempt at either 
neutuess or r gulurity. 

Tbronghout the installation all the conductors are stranded, 
wh'ch conforms with the b»st English prac’ice, and none having a 
smaller section then No, 14 is nsed, except in fittings. Each circuit 
from а di-t-inuting box or cabinet is pr vided with a pp. knife 
switch, and ag e-tos-covered fu-e», In Enwlish practice the sera- 
ration of the poler, invelving the fixing of positive switches and 
fu-e« on ove slab, and the negative on another, renders it diffl-ult, 
or at взу vate, troonvenient, to use р.р. switches fot small branch 
circuits; using the term “DP switch” in ite l teal sente to mean 
a iich which acts on b tb poles simultaneously, Unless the 
gwitehes on oppoeite conductors are 1: ked together, there is no 
advantave in providi: g them, ав one or]y is used regularly, and, for 
terti g purpo-es, it is an ечву matter to disconnect the fuses, more 


X particularly if there ave of the clip tyre 


In the app ications of the motors to michine driving, and in the 
lighting arrangementa, there is nethi-g in this instaliation calling 
for special] mention, ач there are no radical departures from every- 


day practice; on the other hand it ia notsworthv that the elevators 


are not еіесіг ally but hydraulically driven, Tbey are f.d by a 
co pression tank, placed iu the basement, served by an a itomuti · 
call -controlled Worthington duplex cumpouud steam pump. The 
elevator epeed is 350 fr. p-r minute. 

There isa very complete teleph we system througbout the build. 
ines, carried out on the central battery system. in the works 36 
telephones are used, conuected with a 50-way switchboard, from 
which trunk connectious are taken to a 2U0-wav desk pattern 
switchboard in the Hartman building, serving 165 instruments. 
The switchboard, which is of tbe lamp signal pattern, is also 
connected wit the local telephone exuvauge. Any who has visited 
the Loudon PO. exchange wil. bave beeu struck with the remak- 
able silence of operation with this system as compared with the 
older systems, А motor-zenerator is used for. the ringing circuits, 
а d a storave battery for talking. 

A somewhat novel feature is the supersession of the ordinary 
factory whistle by electric buzzere, placed iu the offices, and in all 
the factory rooma The whole are operated simultaneourly from 
the engine room clock. 

Tue medical department bas a very complete and comprehensive 
in tallation. For Rö itgen ray work, and al-o for the dire t appli 
cation of electricity to patiants, а 10 plate, 30-10. iuflaence machine 
is used. А large insulated platform is provided, upon whica 10 
patients may be treated at once. | | 

In contiunous current treatment a patient is not subjected to the 
full line j rewvre by b іце connected across the maius iu series with A 
resistance; but a resistance 18 conuected across the mains, and the 
patient is connected in shunt with such portiou of it as will give 
the requisite pressure for the derired current to pase through his 
body or the part to ne operated on. By this method very celiwate 
adju-twent of the curreLt is possible. For cautery operations à 
ro'arv aud static tran-former are used. Tappings off the secondary 
winding of tbe static permit of a range of 0 to 10 volis in 50 ote ps. 
An auxiliary secondary coil vives 4 volts for use with examination 
Jamp:, this circuit being quite i, d- peudent of the cautery circuits, 
Many other features ave described in the article referred to, such as 
the preparation «f, and compression of, chemically pure oxygen, 
the appl cation of electricity in the bath roome, &c., features appeal- 
ing to the specialist rather than to the general reader, 


A New Yore SEYSCRAPER.®’ 


Tbe tall buildings, known ав “ skvecrapers,“ which bave reached 
their highest development in New York, uave advanced with, aud 
are limited by, tbe uses of el: ctrical elevators. 

The record erection of this nature is situated at tbe junction «f 
Park Кож aid Broadway, N.Y., oirectly opposite the Puet Office, 
and has a total beight above the pavement of 390 ft. Wituoub 
quick speed elevators euch buildings would be in possible of babita- 
tion, a4 it woula be a day's work for auyone occupyiuy the upper 
floors to asceud aud descend а few times. The electrical еҷшр- 
ment of such buildings plays, therefore, a very important part in 
the design. 

Iu the building in question there are 31 stor'es, each containing on 
the average 40 offices, or about 1,:00 іа ail; and as the (rame: 
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work is of steel, the design of this, together with the heating, 
laundry, fire, refrigerating and electrical « quipment, is p:actically a 
m-tter of engineering rather than of architecture. The s'am 
bea ing of а building of this size (and this ia the usual method) ig 
pn» mall matter, and as a large boiler plant jy. песеч-яту, with a 
staff of s'ckers and engineers, the only extra expense involved for 
generating electrical energy is for cos] and water and the iuterert 
a.d depreciation en tbe generati'g plaut, tbe exbanst ateam from 
which passes into the hen ing вегтісв In cther words, there is 
little or no expense for boiler plant or labour. Under thee con- 
ditions, the owner of the building can supply electric ty to his 
tenanta at а considerably lower cost tbau the pubiic supply company 
an do it. 

In the building under consideration the steam raising plant con- 
siata of three B.W. ovilers, each of 310 H.P., designed for a w.p. of 
140 lba. per eq. ia. Buck best anthracite is usd in the furnaces, 
burning ander natural draught, which is sufficien!ly powerful 
owing to the great bright of the c'imney, which is, of с urae, 
carried to the тер of the building. The generating pli t+ are of tue 
нете: ty ped character, viz, horizontal e: gines coupled directiv to 
nultipolr dyuamos. There are four a ta in all. two of 200 KW., 
one of 100 kw, and one of 75 kw English practice tends to 
unif wmity in tbe sizes of the generators on private installations for 
the s«ke of interchaugeability «f spare parte, but it is often worth 
cunridering whether or not the annual cost of interest and d precia- 
tion on a apare arn ature ст so із nor lees than the annual lore due to 
running a large plant on light load for a vrest porti n of the year, 
In large « fice buildings of this nature, in Which the el vator load is 
a great iten, the variation of load is very cousiderable, the mexi- 
mum load occurring when all lights are on aud t e elevators are ia 
full operation. This тв late in the afternoon, when the clerks are 
all rushiug to catch trains. After that the load falls off rapidly, 
and during the uight 18 very en a 1, when іс іч taken care of by a 
storage battery. Ihe latter has a capacity of 2 (00 amperc-hours. 

As the exhaust steam is used for heating during five months of 
the year, the advantages of covdensing are not great, whilst there 
are шапу @144й\ап!»у. з. Corde: sed water from tre refrigerators in 
summer, and from the heaters iu winter, is ип ped Ьа К into the 
buil-rs, after passing tarouzh а heater aud a charcoal filter. 

The ж Кир voltage 18 low—v.z, 120 at the generators 
invelving very heavy maius and switcuboard connect/ouns. Atl four 
dyvamos ferd into the centre of the шаш board, the distribu ing 
panels being arranged ou each side—power circuits on one side aud 
lighting on the «ther. Avy of the dyramos сап be counected 
through а booster wita the ba'tery, aud the latter can be connected 
up in parallel with the generators, to assist them during periods of 
heavy load. Each circuit is provided with a DP. switch of the 
kuife pattern, botb poles being on the same slate. The back con- 
nections are very simple, beavy bus-bar being supported in porce- 
lain channels beld by cast-iron brackets bolted to tbe iron frame. 
Each bracket is stepped to take both positive and vexative bars, 
which are arranged one above the other, but not in the same 
vertical plaue. Connections ate made to the ewitches by bolts 
passing toruugh the bars, secured apparently by nuts on both sides 
of the bar. 

Iu all there are 10 elevators «f the Rprague high-speed type. 
The controllers are fixed ш the basement, but no further partic: lire 
are given beyond tne statement that "the delicacy uf contiol is 
realiy wonderful." 

Tuere are upwards of 10,020 lamps of 16 С.Р. fixed th'oughout 
tbe baiidu . averaging about 760 on each fl ог. The effect of the 
peculiar climatic couditions ob: aimiug in N.Y. upon the load factor 
of the electrical у laut is well exemplified in this installation; the 
refriverating aud fauning in summer and the ligutiug in winter all 
tending to level up the load aud to keep down the works cost per 
Wit. Asa matter of fact, tbe load on the generators is very little 
more in winter than in summer. 


THE CONTROL OF TRAFFIC ON ELECTRIC 
TRAMWAYS. 


Four reflections by a writer who signs himself as Dr Karl S., ina 
recent isaue of the Neue Frei Pressa, f Vienna, are sufficiently 
{ Легев іре to deserve tbe a'tention of Britieh students of electric 
traction, and we therefore present the article to our readers in a 
LOmmewhat Couce sed form. 

Ihe most important economic advantage of street railways (in 
Common with апу other kind cf railway), the author remiuds un, 
Nien in the speed of converance, Iu consequ nce, epeed is one of 
the chief r: quirements of the traffic organisation, But this den.and 
Must be satisned without going to euch lengtis as to jeopardise (Lo 
Priuary Consideration, namely, that of safety While, however, pee d 
should always be -üubordiua'ed tu в fety, this d es uot imply that one 
of tne шаш advautages whi:b the pe vision of ao electric etreet 
railway о@е'в а cumu ity, uamely, the guarantee of more expe- 
quibus locomotion, is made illusory, à .d tuat. ths rat? of ariviuy баз 
to 0: ааш brou cbt down to tbat of tue eum ou vehicle, 

lt n- poiuti d out recently tbat, to-day, it is Only iecessare to 
keep time between one stopping place aud guother, while no ae finte 
Шахі uum врева 8 insisted upon, aud iu case uf delaa, tier fore, 
the rate afier tne .b.tructious have been 01»ром d of may bo 
her seed at pleasure $› make up tor the loss in time. If this is 
not exactly the case, still & very sound principle underlies the state- 


ment; аз {a the practice on the national railways, a minimum 
time must be fixed for each her, which ny hes mploved in tne ense 
cf delay- occurring. The normal time will tbherefure ооо вей avo а 
sped яшем аб Jers than the maximus velocity. IJ hour this 


-apperently pata a restriction upon the free develop nent of the 


trath’, such рг сеси `е is very advantageous in the cas of atre € 
railways as it enables delava to be made up for wbicb would he 
impossible were tbe time fixed so that no shortening were а tiie 
Bin) >, or in otber words, were the regulation speed identical with 
the tabulated speed. 

It ia ro ‘essary, furthermore, not to simple fix an arbi'rary qnan- 
tity as the maximum speed applicable to all cs, bit to d. cide 
upon ít after careful consideration of local reonirementa, thus creat- 
ing several groups of zrea'est speeds. Apart from tne fact that at 
tbe pre-ent time different motormen drive with different speeds 
over the same road aud under the sane circumstang , it may fre- 
qnentlv be observed rhat at plac-8 wrere, in the e-timation of the 
onlo: ker. running at tha very Lowest rate would appear the oly 
reasonable c ur-e—for instance, where the track ir laid in close 
proximity to tne fuotpato—tyue «peed ia not even reduced. 

Of great importan: e to safe trave.li gave the alarm signalas The 
primarv cbj-ct of these signala іч to obviate ас id-ota bv warning 
p-ople in danger of being ruu down. А short reflection, however, 
wil show that the alarm does not fulfil its mission, if the drivet 
is only under obligation t» give it when there ia daoger in right, 
because there are instances whi те the danger ison'y b onght home to 
Fim when it is too lite to avert a disaster, We ere, co aequeantiy, 
thrown upon the cout -ution tbat яч long ңа the electric car does г ot 
have the whole roadway to it-elf, the alarm bell etould be rung 
Oonfinuously for the beneti’ of pedestrians and vehicles interested 
in the use of the road. From this point of view the suvgesti on, 
which has been made in public more thar once, that bells shou'd 
be provided, sounded automatically bv tie movement of the car, 
cannot lightly be disposed of. Tne effect of this alarm mivht be 
Increased by menus of а bel - nouth, through whith device it would 
be attained th t опу the persons co cerned would really, aud 
very distinctly, hear the signal, besides which ary mistake an to 
the direction of the car giving the alarm would be made impo-e ble, 

These warning siguals deserve particular attention in the ca-e Ё 
two passing їг.іцв or cars, Tre oanger—especially great i | heavily 
trafic К-а thorougufares—of а fatal enc: unter with another car, 
afc. r а person has crossed the track just vacated by one going in the 
cpposite direction bas, iideed, been taken account of and greatly 
Dinimis d by laying the t/&:ks as fer apart as possible, £e, on 
each side of the road, close to the sd--walks Ву this arrangement 
it has also been p es ble to dispense with any special] prov sion «f 
refuses. which, besides their unquestionable advantage, also possess 
the drawba k of acting as obstructions to other classes of гга 8", 
Now, in order to effectively meet the danger assuc ated with 
passing care, it -hould be incumbent upou the drivers, where auto- 
matic alarm is not adopt-d, to sound the be 1 continuouxlv from the 
moment that the cars are still JO metres apart, uutil tney are 
well clear of one another. At present the practical adoption of this 
very imp: rraut principle seems to be left to the initiative of iudi- 
vidual drivers, 

Tae coustanily increasing importance of street railways as a 
common means of conveyance leuds jl«usibilitv to the sugg-stion 
that tramwa:s may ultimately obtain sole right to ths use of their 
tracks. ‘This would mean that Ы ба horse-drawn venicles and 
pedestrians were permitted to cross the rails oily at certain fixed 
pointy, which might be advertised by strips of special paving, aud 
al-o throuzh suitable rigis (ulumiuated at might). Sucen an iunge 
vat ion would, it is true, euta'l tbe necessity of a partial recone 
struction of the road av, but, iu return, tne traf; would Бэ 
handled with mucu greater ease and rapidity. 

In the above, the special principles tbat should govern tbe traffic 
on electric tran ways bave beeu hiuted at Fortherest, it ua, be said 
tha’ the organisation of traffic on «lecurically-driveu street railways 
should be xccomplixbed on much the sawe lines ач our experience 
with ordinary га] мата bas proved expedient. It would not be 
desirable to lose ourselves in much detail, but some brief considerase 
tion as to the eucces ioa of cars or trai.s caunot be omitted. This 
question is closely rls ed toa third requirement — besides those of 
speed and safcety—uawely, the a0ju-tuicut of tne trafli? raciuti $ to 
the actual needa, or, in other words, the introduc i ш aid upnolamg 
of a time schedule equal ro the existing trate demands. How fac 
the street га нуз of to-day meet this requirement will not be 
examined here, alénouyb a conainerable amount of iuteresting mate- 
rial is at disposal. Now, while for tbe purpose of meeti ig the actual 
requirements, the q iickest possible вис езз on of cars wou.d арр ar 
dcsirao.e, the темага for satety will put a Certain estrallit upou t 
rapid circul«tiou (ог the sake «f avoiaiug both acci ients to persona 
aud cullisious of cars. It эв possi 1: to mathema‘ivaly fit a 
Mivimum limit to the intervals between cars, tue ehort-st per- 
missible interval being made up of the lo. gest normal stoppage 
of а traiu ог Car at aby station on the route, aud toe t we it 
take- to move во far away from tne st ppi ig plice aa £o make room 
fur the succeeding car. If tbe cara are put iuto motion at ehorter 
iutervale, tbe re-ult will be, as may be frequently obs гуед, tuat 
p rematurely de-putcbed cars will have to «ait aud fora) vustruc- 
lions outside tee stopping р!асез. It ts true toat toe prc per vider 
and euccessiou cacnot alwais e maitai ed, aud it ail thereture 
be desirable to rezulate the trathe at ceria potuts, p«tracularly at 
Crossings, by correcting Ibe intervals, and re-e-1ab.isuit р tue soot 
та. шик of Che Cars Toe lucresse 10 personnel occo-italea ther uy 
Шау be ўан, d even ou ste lv economical grounds 

Au €. gincer bas recently auggested the оче of quite short cars, 
This, however, would only allow of a quicker succession, while the 
Bafety of driving would, in uo wise be eubanced, but rather the 
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opposite. In order to cope with an equal amount of traffic, more cars 
would be required, and briefer intervals would result in consequence ; 
but to the latter, considerations of safety bave imposed a definite 
limit. The fact that short and light cars may be brovght to a 


standstill in a shorter space of time cannot, of course, be denied, 


but more perfect braking contrivances may be contidently looked for- 
ward to, whereby the advantage of light cars in this respect would be 
practically nullitied. The suggestion, however, might be altered to 
a general recommendation of economy in the matter of length 
by а thonghtful utilisation of the врғсе available, without going to 
quite short cars. 

It is not quite apparent, on weighing the above considerations, 
that the frequent accidents on our electric tramways constitute a 
necessary evil, or that they are due solely to the want of caution on 
the part of pedestrians. Such caution may, indeed, be absent in 
cases, but even then it is not the only cause of the disaster. Tbe 
evil is more deeply rooted, and lies in the want of systematic 
organisation which stil] characterises our present electric street 
railways. Most of the proposals, shooting up like mushrooms, both 
from technical men and lay men, are a struggle against the symptom, 
rather than the disease itself. It is not rufficient to create a master- 
piece; it is no less necessary to know how to control and handle 
the new thing, so that it may accomplish its object to the full. 


LONG-DISTANCE POWER "TRANSMISSION 
IN FRANCE. 


ON of tLe most important long-distance electric power transmission 
plants lately completed on the Continent is tbat known as the 
Usine Hydro-Electrique de Saint-Georgea in the Aude Department 
of France, belonging to the Société Meridionale de Transport de 
Force. The station, which is intended to supply electrical energy 
from a single power station to all parts of the Department, was 
carried out by the Société d'Application Industrielle. The power 
station is located at St. Georges; the water is taken from the River 
Aude by means of a masonry dam or weir, 131 ft. long, provided 
with two discharge sluices. The derivation canal for a distance of 
nearly 45 miles is mostly underground, while for about a mile it 
consists of a conduit of armoured concrete, built on the mountain side. 
The subterranean caual is almost rectangular in section, its 
dimensions being 62 ft. by 63 ft., with a uniform fall of 16 in 
10,000. The conduit terminates in a chamber from which 
extend two pipes along which the water is forced. The pipes are 
40 in. in diameter, and can convey 1,60) litres of water per sec. ata 
speed of 6} ft. per second; their total length is 524 ft. At about 40 ft. 
from the power etation, each of the two pipes is divided into two 
smaller ones, each feeding one turbine. 

The power station has been designed to receive eight sets of 
turbines and dynamos; at present four are installed and at work. 
The turbines, which were coustructed at Les Ateliers de Vevey 
(Switzerland), are of the Peiton type. Each is fitted with aa 
automatic speed regulator, which bas proved satisfactory in practice, 
variations 1n load of 50 per cent. not resulting iu variations of 
speed of more than 4 per cent. Each turbine is directly connected 
by means of a flexible coupling, acting as the fly-wheel, to an Alioth 
alternator, requiring 800 H.P., and developing 700 xv.-4. The 
terminal pressure is 2,900 volts at a speed of 300 revolutions per 
minute, The exciters are mounted on the ends of the alternator 
shafts; the exciting current at 50 to 60 volts being 25 amperes. 
At full load the alternators have an efficiency of 93 per 
cent. From the generators the current passes to the fusible 
circuit breakers, and thence to the switchboard, which contaius a 
separate panel for each machine. All the four alternators may be 
grouped in parallel without much difficulty. From the switch- 
board the current passes, at 2,900 volts pressure, to the transformers 
which raise it to 20,000 volts. The latter are of the Alioth 
single-phase type, arranged in a group of three; each has a 
capacity of 200 Kw., so that they form a three-phase group of 600 
KW. Special attention has been given to the ventilation of the 
room in which they are located. The high-pressure current 
is transmitted to a switchboard in a special room. The 
various switches, &c., on this are not operated directly by hand, but 
at a distance, through the medium of compressed air. 

In tuch a power-trausmission plant as this, it may be said that it is 
the high-pressure feeder which forms the delicate part, requiring 
special attention. The feeder conductor із 432 miles long. The 
loss of power on the line hay been estimated at 20 per cent. as a 
maximum, when the power developed at the station reaches 1,620 
KW., taking the power factor аз 80 per cent. Tue feeder consiste of 
three cables, 3:8 mm. diameter, formed in an equilateral triaugle, the 
distance between them being 6U centimetres. Tne supports аге 
32 ft. higb, and are located at intervals of 131 ft. The cables sre 
supported on triple-bell insulators, tested up to 40,000 volts. The 
whole system of distribution depending on this feeder, great care 
was given to its insulation, while, in order to ensure keeping it in 
good condition, a watchman has been stationed at every 64 wiles to 
look after his section. Each watchmau's box is in telephovic com- 
munication with tbe power etation. Any necessary repairs are 
carried out on Sundays, between 2 a.m. and 3 p.m., during which 
period no current is transmitted. 

The central distributing station is at Fabrezan, 42} miles from 
the power plant. Secondary stations are located at Narbonne and 
Carcassonne ; the pressure of the lines is 17,000 volts, and each of the 


villages supplied with current is provided with a transformer 
etation, in which the pressure is reduced to 130 volta, 

The distributing system, according to the Aevue Pratique de 
l Electricité, at present extends to over 250 miles, and when finished 
will reach 375 miles. It will, therefore, be seen that special ar- 
rangements had to be made to ensure its successful operation. To 
this end an exhaustive scheme has been devised, a copy of which 
has been furnished to each responsible agent. In this the duties of 
each are specifically defined, avd rules given as to what has to be 
done in case of accident, so that the interruption of the current 
shall be of as short a duration as possible. The staff is under the 
control of an engineer in-chief, who has under him a chief 
of the system, resident at the main distributing station at 
Fabrezan. This official has under his charge 19 miles of the feeder, 
which is laid, not along the highway, but through a hilly country 
much exposed to the wind, eight watchmen being told off to assist 
him in his work. Two sub-chiefz, with watchmen, take care of 
the feeder where it leaves the power station, while the sub-stations 
at Carcassonne and Narbonne have each a chief engineer responsible 
for the work in their districts. 

The plant is worked on somewhat new lines ; the local authorities 
of the villages supplied with current are charged with the coat of 
installing the secondary conductors: in return for this, however, 
the power company contracts to furnish electricity for public lighting 
free of charge on the basis of 25 16-c.P. lamps per 1,000 inhabitants. 
While some private lighting is done, the bulk of the power is 
utihsed in operating water-lifting pumps, ice factories, breweries, 
&c. Financially the undertaking bas already proved a success, and 
among French engineers it is considered that the good results 
achieved, from the technical point of view, bring astep nearer the day 
when power plants will be located not only near available water- 
power, but close to the collieries, distributing the current generated 
to any desired distance. 


SOME CONTINENTAL CARBIDE 
FACTORIES. 


ALTHOUGH the combined capacity of the numerous plants already 
laid down throughout Europe for the manufacture of calcium car- 
bide so far exceeds the consumption that a second syndicate of 
makers has had to be formed after the brief and unsatisfactory 
existence of the tirst had come to an end—in order to control the 
output, yet there are several prcjects under consideration for the 
erection of fresh works. Apparently the cause of this curious 
phenomenon is the action of the syndicate itself, which has ordered 
some of the older factories to be closed and others to work only half 
time or less; 80 that, having limited the production of carbide to 
somewhere about the dimeusions of tlie demand, a high price— 
pleasant for the manufacturers, but distinctly unpleasant to the 
consumers is capable of being maintaiued. Ac-ordipgly, numerous 
persons interested in the consumption of carbide, and better 
acquainted, perhaps, wita the combustion of acetylene than with 
the preparation of carbide, have thought to place non-union 
material on the markets at a price, they hope, lower than that im- 
posed by the ring. They have been encouraged in this idea by the 
approaching import tax on calcium carbide in the German Empire, 
which will affect the syndicate somewhat, because many of the 
factories are outside the German fiscal boundaries, though worked 
with German capital; for which reason a factory located inside the 
frontiers will have an advantage in freedom from tax, 
over and above that of lower freights whenever it finds 
itself near an acetylene consumer of sufficient magnitude. 
At the present time a Berlin tirm is engaged in erecting 
a carbide factory in the district of Steinboch, near to the 
river Drage, and practically on the Oder also. A waterfall on the 
Drage, capable of yielding 1,400 H P., has already been “harnessed” 
by another Berlin concern, and the work is said to have been per- 
formed so cheaply, that, added to the natural advantages of the 
locality, where the watershed extends for 1,935 sq. kilom., power 
can be obtained for less than 30 m. per H.P.-yenr, a figure which 
includes the cost of the ground, houses, and gardens for the men 
aud officials of the station. In the carbide factory the generators 
and furnaces are being supplied by the Allgemeine Elektricitats 
Gesellschaft, of Berlin, and the subsidiary plant by Stadler, and it is 
hoped that work will be begun early next year. Tne situation of the 
factory has been advantageourly chosen, because lime, coke, and elec- 
trodes can be delivered cbeaply by water carriage over the Oder, 
while it is also in a part of Germany, between Berlin aud Stettin, 
where several towns are already provided with central acetylene 
installations. In fact, carbide cau be sent to Strelitz, l'reptow, and 
Grimmen, three of the most important of these village custowers, 
for a little over 1 mark per ton by railway. It remains to be seen 
whether the enterprise will prove successful; probably it will, 
especially after the import duty has been finally imposed; but one 
вірр1е 1,000 н.р. works will scarcely be able to lower the price of 
syndicate carbide by its competition ia the markets, Ia Berlin, by 
the way, the syndicate price is now 28.00 to 28 50 marks. Many of 
the north-west German consumers of acetylene are buying American 
carbide, some 750 metric tons having been imported during threa 
months of the past summer. "n" 
A carbide factory erected some little time ago at Homekoski, in 
Finland, has been compelled to abandon the manufacture, end to 
take up that of caustic soda. This works was forced to use wood 
charcoal in itaelectric furnaces, because the English coke which it bad 
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tried to import vid Wiborg proved too costly. It was also doing an 
export trade only, aud eonsequently had to pay duty on all ite 
make, since until 1904 Finland is outeide the custom boundaries of 
Russia. In Russia itself there is now only one small factory 
runniug, situated at Zcomkowice, near Warsaw, which employs 
steam power, for another works at Siitola, burnt dowa some months 
back, is not going to be rebuiit. 


— — — 


INSTITUTION OF ELECTRICAL ENGINEERS. 


——— — — 


Dustin SECTION. 


— 


A MEETING of this section, was held in the Royal College 
of Science, Dublin, on November 21st Mr. Tatlow, hon. rec., 
said that the section numbered 61 members. Since their last 
meetiog they had lost their chairman ( Mr. J. W. Towle), and their 
hon. sec. (Mr. Frank Gill), both of whom had left Dublin to take up 
valuable appointments ia London. Mr. Arthur Porte, their 
vice-chairman, had been elected chairman of the section; and 
Prot. W. E Thrift, vice-chairman for the present session. 

Frof. Barrett, who presided, said that few societies bad in one 
session sustained so great a loss as their section had owing to the 
removal to London of their chairman and their hon. sec. 
However, they all rejoiced that those two distinguished members 
bad been offered and appointed to very high and responsible 
position’, and they were glad to think that to fill the positions of 
chief el.ctrical engineer of the Metropolitan Railway, and of the 
Natioral Telephone Co., of England, it was necessary to come over 
to Ireland to get the suitable and efficient men required. 

Mr. Porte then took the chair. He thanked his professional 
brethren for the honour conferred on him in placing him in the 
position of chairman of their section. In congratulating Mr. Towle 
on his appointment, they should also congratulate their colleague, 
Mr. Percy Sheardown on being promoted to the position lately 
occupied by Mr. Towle. The chairman theu spoke in compli- 
mentary terms of Mr. Gill, who had been appointed chief engineer 
of the National Telephone Co. They could not allow Mr. 
Gill to sever his connection with their section without marking the 
occasion, and accordingly they arranged to present him with a piece 
of silver plate. Mr. Porte then proceeded with his address. 

The presentation to Mr. Gill was subsequently made by the 
chairman. | 

Prof. Barrett said that when Mr. Gill accepted :1.е position in 
London, Mr. Tatlow kindly took up the duties of hon see, and he 
had admirably discharged them. 


NOTES ON THE TESTING OF TRAMWAY MOTORS, AND 
AN INVESTIGATION INTO THEIR CHARACTERISTIC 
PROPERTIES. 


By MicnaEL B. FIELD, Member, A. M. Inst. C. E. 
(Paper read at Glasgow, May 13th, 1902.) 


(Concluded from page 919.) 


In conclusion, I will merely add a few approximate formule for 
calculating the time-intervals corresponding to given current ranyes, 
which are convenient if one desires to deteruiine roughly the curves 
shown in figs. 18 and 19, by calculation. 


AL 
The formul: are based on the assumption that g ean be repre- 


sented by the expression a + Б c (see Note 2. This will be found 
to be very nearly correct for up-to-date trau way motors over a con- 
siderable range. It cannot, of course, be pushed too far, but the 
formule here given must be used with discretion, the values of a 
and B being determined for each type of. motor considered. 


Let v — supply voltage. 
C; Сз = higher and lower limita of current range (total 
current). 
hy E, = the back E. M. Fs. of motor with currents c; aud c, at 
speed л. i 
r = total resistance in circuit. 
T = mean effective tractive effort, or retarding effort pro- 


ducing acceleration, either positive or negative as 
case may be, corresponding to range Cj — Ca. 
w -— acceleration. 
"; 1» — initial and final speeds- corresponding to ci and сз. 


Then in case of applying the electric brakes— 


n 


"В C 0 V 
my — ty = ay 1 

; . r3 Ci - С, ; 
time-interval = к түү (2: 


- N.B.—In fig. 10 current per motor is plutted with total resist- 
ance ; we are here dealing with total current and total resistance. 


Iu the case of acceleration — 


T у ci r. | 
= initial and 
(у Or 

: ( Sog ) 


fi nal speeds, motors in series. 


2 E 
л 
Fi (v — ci 7) 
a UT ons „ 0.29 э, " » parallel. 
( = ar) | 
Ea 
But лсе 2 n Ca ; : 
pz su + Вс. and u er B c,, motors in series ; 
also п С В Ci n Co B C, lle] 
i =at 2 an rs ww + $^ ^ » n Parallel. 
Hence— 
| fara Br tors i А 3)- 
My — Mg = (Ср С, + | 07 4 bmo ors in series. 3) 
. va Br). ; 
пр — ng = (0, — Cy) { Ch 6, + 7 " » parallel. (4) 


And the time-intervals in the two cases are expressed by— 


C1 — C, 


C — Cy f 


e | 


va 


C, O4 


Va 
а ec. + 


pu | 
4 } 5 
Br " 
2 «b. 


In the case of the 12-ton car before referred to, usiag the values 


0 554 and 0:0237 for a and £ respecti 
Braking— 
nj — n, = 00118 


time iuterval — 803 


Accelerati .g — 
T- I — C}! 
5 becomes 0:00145 T { 
C, = . 
6. „ 0:00147 T { 
TABLE XL—4J'apid А 


TABLE XII.— Rapid Acceleration on 40 per cent. up yruaient, 


ANS 


vely, we can write:— 


T Cy — Cy); 
(Cp . 
7 А 
T 


69 2 
Са Су 
277 
Cy Og 


cceleration on level. 


+ 00059 r L. 


+ 00118 rt. 


0 2 à as 4 g > | | > | бєз 
Фу 22 ча аса 9 22 J. Le РН 
хөл. 2B 3E AE 92 Бей 28195 97 515 
3) 0 та ATRAI Фф у=” 

_ d | | R | 
| rd TUE Poe С 
No. 1 Series 15 56 30 43 645 0 195 980 215 
| No? , 05 50 40 45 225195 28 2:38] 175 
No 3 " Оэ 5з 40 48 240| 28 | 36 3201 235 
No 4 - 100 5) 145 199 1930! 36 , 71 605, 8870 
No. 1 Parallel 05 51 1494 509 25171 735 723 530 
No. 2 „ 05 71 64 674 33.7 735 785 760 557 
No. 3 > 200 110 29 40 800:0, 7°85 15:0 12:90 3780) 
Totals... 335 Í 1,168 8 483˙82 
Slow Acceleration on level. 

No. 1 Series 10 56 16 238 2380 0 51 356 535 
No. 2 „ 5 195 165 180 900 51 58 55 403 
No. 3 „ 5 18 16 17! 857 58 65 6˙2 455 
No. 4 „. 5 ; 165 155 161 £05 65 68 67 490 
No. 1 Parallel 10 53? 344 438 4380 68 (04 82 1201 
No. 2 - 5 43 350 390 1950 104 119 112 821 
No. 3 $5 5 41 34 376 1880 119 13:6 12:8 935 

Totals... 45 1,3145 484 


— — 


i 


2 f : У 
5 5 2 2 dc "E E. 
BE i$ Gf as ii 
Ө э - $ > "UL Aa 
96:0 0 13 "T 2:05 
, 550 13 2H 19 279 
550 25 53 29 4 25 
2000 33 44 41 2045 
2990 44 48 46 1620 
300 +8 72 60 2040 
11520 72 94 91 21500 
2,1570 28714 


Slow Acceleration on 45 per cent. up gradient, 


oo 22 Ga 8 2 

НЕ 29v gv go 

No:ch. E 8 ss Z5 X5 

Ф o о; D 

No.: 1 Series 20 56 40 18 

No. 2 „ 10 65 45 55 
No.3 „ 10 65 45 55, 

No. 4 „ 50 655 335 40 

Nb. 1 Parallel 23 75 71 73 

No. 2 „ 30 130 76 100 

No. 3 „ 160 130 67 72 

Totale... 303 | 

No.1 Series 10 56 33 36 

No. 2 „ 5 52 34 43 
No. 3 „ 5 45 33.939 . 
No. 4 „ 5 40 33 365 
No. 1 Parallel 10 75 68 714 
No. 2 „ 5 120 70 830 
No. 3 „ 5 110 30... 950 


360°0 0 2'1 


2150; 21 


17 
2:7 
1950:33 40 37 271 
1825 40 44 42 30" 
7140 44 52 48 704 
4150/52 76 68 49° 
4750; 76 92 88 645 


3,550 5 
| 
1 — 
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fable XIII. (here omitted) gives a c^mpsris^u of a few values, 
calculated from the above furm: la, with the о 1rect values. I have 
now to acknowledge my iudeh eduess10 Ar G. Braid for the hel » be 
bas given me iu the preparation of the varians tables and figures in- 
cluded in tiie paper. I further wisn to mention that tho re-alts of 
ac'ual tests have teen given, not so much on account of the i forma- 
tion they cont«in in themselves, as to exemilífy the methods of 
testing and investigation of which the paper treats. 


NOTES. 


Note 1.—For a given field strength. we may take the total iron 
and friction loss as (H + f) ^ + F n?, where H. f, and F represent 
the loses at the speed n = 1 due to hvstere:i«, friction and wind- 
age, and Foucault enrrente re-pectively. Dividing this loss bv я 


we should then obtain a linear relation between speed and 


loss | 
———, from which the value of (н + /) and ғ can be easily deter- 


mined. The writer,has, however, not carried out this refinement in 
the case in question. 


Note 2.—It is interesting to note that the x and current curve 


is very nearly a straight line throughout the range shown. If we 
write : | | | 


F being the total armature flax or if we anenme { includes a certain 
co-fficient of magnetic leakage, we may sav Р = mesn flux threugh- 
out the mrgnetic circuit. Now ris of the nature of an induction 
X anrea or B X a. Let B stand fora mean effective induction, 
B 
auch that we can say total field magnet ampere-turns « 4 beir g 
of the nature of a mean effective permeability for the circuit. 4 will 
Р 
be an area equal to —- 
B 
We have then c « y. which leads to the expression д = 


X- в 


; a, B, £, X, p being unknown constante. This form of ex- 


pression for и for iron circoits is well knewn; Dr. 8. P. Thomps^n 
gives in his short article on dynamos іа Munro and Jamieson's 


1700 — в . | 
Pocket-Book, K- 35 . 89 being approximately correct 


between 6,000 and 16,000 lines per eq. cm. 


The linear relation of = to o іа motors of the type in question 
is of such interest that the author has shown in fig. 10a the ampere 


á | | 
~ z curve for motor Q together with the mean calculated values 


of induction per sq cm. in different portions of the magnetic circuit, 
plotted with reference t^ current. It will be oteerved that induc- 
tions as bigh as 26 000 are indicated, while the maximum inducti n 
in the teetb unner the leading horns probably reaches over 30,000 
linea per rq cm. Tre values of a and В for motor P are 554 aud 
*U297, and tor motor Q 56 aud 0244 respectively. 


Note 3.— It a sufficiently small time interval be taken during 
which one may asume that tha tractive etfort, or retarding effort, 
as the case muy ге, decreases uniformly, the total change uf velocity 
auring that time-interval is exactly „qual to tne mean acceleration 
-aultiplied by the time, but the di-tance traversed is not eu] 10 
-ie-half the » ean acceleration multiplied by the square of the time, 
out to one-third of the maximum p'us one-sixth uf the minimum 
acceleration, mul ipl:ed by the square cf the time, 

In other worcs, if a represents acc: leration, 


ag a, represent the initial aud final values of a taken over the 
time i: terval 4. 


„* = rate of change of acceleration, 
t = time in seconds, | 
t, = leneth of time-interval, · 
v = Velocity, 
vg vj = initial and final velocities taken over time-interval f, 


з distance teaversed, 
8 total distance traversed in i, 
We have the following relations :— 
аж d — kt 
а = do — k ty 
kn 
Hence v = vo + aut e 
+З + 
And v, ж v. + a9 6, — 777 = 99 + AL t 


n t En 

Further s = nt t —77 – 
б. е ' 
. . 8 = й + (= + =) ; 


If an — а. be a sufficiently small quantity in comparison with a, 


or if — is small compared with vo, we may write — for 


3 + =, d.e, we may calculate the distance traversed from the 
mean acceleration. 
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It would he incorrect, however, t» assume that the retarding 
force decreases uniformly throuzbout large rauges. The subs quent 
diagrams show that this is nut tue cas s. 


Ф 


— 


Note 4.— Extract from Ele-trical Vd and Engineer, December 
16th, 1599: —" Mr. Charles Hewitt. e Einer r оѓ be Union Tra tion 
Company, «f Puiladelpbia, contributed а brief paper under tbe 
title uf The Motorman as ап Eleu.ent of street Railway Economy.’ 
Tests were made by bim by placing a wattmeter en a Car without 
the knowleoge of the motorman, and then having that car 100 On а 
number of routes by a Lumber of different motormen » · The 
163ul!8 - ho ved that the number c£ pa-sengers carried had an almo-t 
iuapprecisble effect on the watt-h. u's per car-mile, and that the 
variations in the ameurt of energy. сопкшше1 depended >] nost 
entirely on the motorman, The wati-nours per cat-mile varied 
very grea ly for different motoren. but were urary co:.s'aut fot 
the came n oteraan. They indicated that the usual test of a motor 
mde in this way is really а tat «f the motorman. Owivl g 
extremes, ths saving cf all metoraieu Wh» were Ёз goud as the bert, 
awouuted to 43 рег cent. Тие resulta showed what ап imper aut 
factor the a: torman really is iu the am: unt of power cunaun.ed by 
the cars, and how important it is to prope 1v iustruct the moturmed 
iu the most economical о-е of the controller.” | 

могу after the inauguration of electric traction on the Spring- 

burn rowe in Glasgow, wallaeer reanings were taken wita 
different drivers, aud variations from 8 Оф 1,080 wati- ours per 
car-mil- were observed uuder conditi sus аз nearly equal a prouible. 

Iu February, 1893, car-wattuetere were iuetail-d ou all the cars 
of the Nashville S reet R- ii way Company, iu America, with the 
result that a reducti-n of ЗУ рег Cent. of the р wer cunaugied Was 
effected within the trst three months, Tois sy tew porsesses such 
phy^ical festures as vive tne greatest всоре for tue ekill of в motor 
mau to come into play, la level towns such reductions cannot, 0 
Quur8e, be expected. 


TIE DESIGN OF CONTINUOUS CURRENT DYNAMOS. 
By Henry A. Mavon, Cbairman of the Glasgow Local Section 
(Paper read ut Glasgow, November 11th, 1902) 


(Concluded from page 920.) 


A REFERENCE to the formulæ in the Appendix will show bow the 
Values uf tnexe l oases have bees determined The los :єв in tbe Core. 
are «een to depend upon its weight, tb» core iu^uctiun aud 06 
periodi-ity of wazneric rever-al.. See Append:x (1). 
It is conventent to nud expre-stons derivi: due © 
fr un the induction in the are apace, aud Luis is cout 
formula give vn Appendix 1). man 
A h ah Valie et. the tauction keeps do vn the quanti y 9 
material tu tue active beit, (oe nuaber of turus of wue "чигео, 
ani the ree ta ve. voltage, Ou the other hand, th: ii du поо in 
the air space із limites by the necessity t: T. moon. nical 1 
` aud by tne size of the сагсазе. Tne author бая not gone luto r 
investigation of tbe highest permissible value of the inacction 
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the air space. This maximum will be found to depend with any 
iven form of magnet on the relation between the length of the 
path through the magnet and the space available for wire. 

It is now almost universal to demand a fixed brush position for 
all loads, and therefore it is of the highest importance that the 
values of tbe induction in the air space and teeth should be kept as 
high as practicable. 

The range of speed variation by shunt regulation depends on the 
reduction of the field strength, so that it is advantageous on this 
ground also to have the initial strength as high as possible. 


Fia. i. 


It will be seen that the value of the core loss is not susceptible of 
any very great variation, that a reduction in the quantity of 
material with consequent increase in the induction does not 
materially affect the loss in the core. We therefore turn to Ali and 
Aj; 88 the quantities susceptible of the most effective change. 

Aj and A111 are seen to depend upon the weight of the teetb. 
Here, again, it is convenient to derive this weight directly from the 


Fic. 2. 


slot deptb, and a formula has been arranged and given in 
Appendix (1), deriving the dimensions of tooth and slot from the 
slot deptb, the induction in the air space and the maximum induc- 
tion in the teeth. The factor which is susceptible of the most 
effective variation is the slot depth, and diagrams showing the 
effect of the variation of the slot depth take the form shown in 
fig. 1, which is worked out for a machine of 10 in. diameter. 

Tbe value of the induction in the teeth, though susceptible of 
considerable variation, cannot be reduced so as to materially affect 
the result. Considerations of commutation call for a high value of 
the tooth induction as well as of the induction in the air space, во as 
to provide a “ stiff“ field and to throttle or minimise cross induction 
Sem en shifting of the diameter of commutation with change 
or load. 

The limit of the tooth induction appears to be fixed by the risk of 
leakage of the field into the slot, causing eddy currents in the con- 
ductor. The values of the induction in the air space which appear 
to be adopted in current practice, and as indicated in the paper by 
Prof. Silvanus Thompson already referred to, appear to be not very 
far from the value chosen in the Congress paper, viz., about 6,000 to 
8,500 linea per centimetre. 

The value of the tooth induction commonly adopted isa maximum 
of 20,000 to 22,000 lines per centimetre. Speaking generally, the 
changes which can be made have the following effect :— 

Increase of core induction, slot depth, air space induction, and 
tooth induction all have the same effect upon the output curve of 
the machine as increase in speed, and increase in slot depth pro- 
duces by far the most conrpicuous change. 

The iron losses decreasing with decrease in slot depth, a point is 
reached when the slot becomes too shallow to hold the wire, and a 


limit is reached in this direction. If the wire be outside the slot 
the risk of eddy current loss must be taken into account. 

Turning now to the value a yn, the radiation factor is sus- 
ceptible of some variation. The demand for enclosed motors, 
which we may say in passing does not seem to have any good 
theoretical justification, but like so many demands which have 
become common, and which have been accepted by the designers of 
machines without sufficient consideration or resistance to outside 
influence, appears to be entirely iinjurious—this requirement of 
enclosure of the motor, which prevents circulation of air, and thus 
prevents the armature from getting rid of its heat to the moving 
air, restricts the output of the machine quite unnecessarily. Under 
certain circumstances it is necessary to protect the motor from 
moisture, but the most injurious kind of dust which can lodge on 
an armature is the dust from the commutator and brushes. A 
good hard commotator and high quality of carbon brush make very 
little dust, but à certain amount of wear on the carbon brush is 
unavoidable, and the carbon dust is a conductor, whereas most of 
the dust floating in the atmosphere consists of oxides, silicates, and 
other non-conducting matter. 

Artificial methods of ventilating the motor shell are possible, and 
in cases where the motor must be protected from damp may be 
found useful, but the best way of procuring a circulation of air is, 
where it is possible, to expose the motor freely to the atmosphere. 
Ventilation of the cores of small machines is an expensive, and on 
very small machines an impracticable, expedient. 

Turning now to the question of efficiency, this may be considered 
from the points of view of use of material and of conversion of 
energy. Taking the use of material first, if we insert the value now 
given for w, the total watts of the machine, in the value of к (see. 


Appendix 3), we get— 
к = ergs per second per cubic centimetre per second » 10? 
. VA 98, X 10^ 
wads X „2 L + D 741 
P 


which brings out very clearly the importance of the cross sectional 
area of the copper on the machine. Q 3. is this factor. 

The energy per cubic centimetre of the active belt is proportional 
to the square root of this value, and in- 
versely proportional to the square root of 
the length of each turn and to the depth of 
the slot. 

The author has for some time been using 
the method of consideration first published, 
80 far as he is aware, by Mr. Henry M. 
Hobart in his paper in Traction and Trans- 
mission in October, 1992, in which he lays 
great stress upon the importance of a high 
value for the cross-sectional area of copper 
in the active belt (Q s.). 

While admitting to the fall the truth of 
Mr. Hobart's remarks on this point, it must 
not be forzotten that the insulation of arma- 
ture conductors has to be considered aga 
question of mechanical clearance and pro- 
tection as well as of specific insulation, so 
that it is conceivable that a high value of 9 
would result in greater risk of breakdown. 
from the armature conductors coming into 
contact with one another in handling This 
i3 à point which can only be settled by ex- 
perience, and the arguments used in favour 
of multiple coverings on cables apply with 
still greater force to armatures, i.c., that a 
covering in many layers of a lower specific 
insulation is better than a covering of one 
layer of higher specific insulation. This 
accounts for the practice of covering armature conductors with 
several layers of tape, and, in addition, insulating the slot itself by 
means of paper, or binding paper to the conductors themselves. 
The use of a comparatively thick layer of paper is much more. 
effective and safer than of a thinner layer of mica, which, though of 
a much higher insulating property, is much more liable to mechanical. 
damage. 


The efficiency of conversion of energy is the ratio between— 


Total watts generated less watts lost in 
machine 


Total watts generated plus watts lost wa Aq n = Aik 
in iron | 


W — am 


Here, again, the importance of keeping down the iron loss is 
clearly brought out, and the accompanying diagrams show the great 
importance of this factor in a small machine. 

Fig. 1 is to summarise the argument of this paper. It contains 
five curves, and has reference to a machine, the carcase of which is 
shown in longitudinal and in cross-section in fig. 2. Fig. 1, 
curve 1, represents the total watts generated in the armature, which 
is 25'4 centimetres in diameter, 10:16 centimetres long, with a slot 
depth cf about 2 38 centimetres, and was run at a speed of 1,000 
revolutions per minute, giving an output of 4,600 watts, with a tem- 
perature rise of about 70° F. above tke temperature of the sur- 
rounding air. 

Curve No. 2 represents the total watts generated by a similar 
armature, with a slot 1:6 centimetres deep, which was run at the 
same speed, and gave approximately the same output. 

Curves Nos. 1a and 2a represent the calculated outputs of two 
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armatures, respectively with the same windings as 1 and 2 but 
with no slots, . e., smooth cores with different depths of winding. 

Curve No. 3 is the approximate envelope of all possible curves of 
output for this carcase. This curve may be slightly varied by 
variation in the inductions, but within practical limits it is not 
subject to much variation, and shows the maximum output obtain- 
able from the carcase at all speeds. The magnet winding and air 
space induction is the same in all the cases. | 

A study of this diagram will throw considerable light on the 
problem of estimating the possible output from any carcase, and 
also upon the probable effect of speed of rotation on the output of 
any given machine carcase. It will be evident that as the iron 
losses become less important, as they do in the larger sizes, the 
envelope will tend to become fuller in form, and as the speed of 
the larger sizes of machines is limited by the strength of the 
material the rate of rotation is reduced, the upper part of the 
curve becomes of less importance, and the lower part of the curve 
approaches more and more nearly to the straight line, which is con- 
sistent with the experience that on the larger sizes the watts 
generated are nearly directly proportional to the speed of 
rotation. ! 

SYMBOLS UsED IN APPENDIX. 


B, = Induction in air space in C.G.S. lines per centimetre. 

в, = Induction in core, lines per square centimetre. 

в, = Induction in teeth in C.G.S. lines per centimetre. 

€ = Total current in amperes. 

= Total E.M.F. of armature in volta. 

= Sections in commutator. 

= Diameter of core measured to the middle of the active belt, 
in centimetres. 

= Internal diameter of core discs in centimetres. 

= Diameter of core to bottom of teeth, in centimetres. 

= Diameter of core overall, in centimetres. 

= Length of core in centimetres. 

m — Armature turns per section of commutator. 

m = Revolutions per second. ' 

p = Paths through armature. 

r = Number of poles in the machine. 


Copper area in slot 


E 
G 
d 
di 
4, 
р 
L 


MES Area of slot 
8 = Depth of slot in centimetres. 
8, = Area in centimetres of 1 slot x number of slots, 
Pole surface x P 
Ж TDL ` 
| Iron in core 
y = Ratio of poti cubic content of core 


APPENDIX I. 


Formule and constants for determining core and tooth losses:— _ 


HYSTERESIS AND EDDIES IN THE CORE. 
An = weight of core discs x B.!5 x periodicity x 3'25 x 10-" 
in lbs. 


Weight of core discs — 0168 у y (dz: — (12) L. 


Weight of one cubic сг. of iron = ‘0168 lb. 
—_ Bı TDL L 
| P (dz di) | 
Periodicity = >" 
HYSTERESIS IN TEETH. 
Aun * = weight of teeth x B, I x periodicity x 185 x 10:*. 
Eppits IN TEETH. 


` 2 
An ^ = weight of teeth хов, x (55) x 3:84 х 10-12, 


Weight of teeth is derived from— 


AUS EEIICEDI 


— D Pa 
Belt volume = 7 ( 2 ) 2 


R. Y D T D B, 
Width of tooth at bottom = 5 , m 3, % 
лар 
Width of slot = т (» co ш B, y ) 
Ra D 
Volume of slots =S*L=L7s (> - zv 3 


B, D 
Volume of teeth = £ 7 s (о — s) ( — 2 s — )= 


в, у 
62 25 
Lrs(s ud 


п, р 
Weight of teeth = 0168 угт s (s ки, y ) 


APPENDIX II. 


These constants are believed to be reasonably accurate, but they 
have to be carefully checked by actual results for various types of 
carcase. 

Formule and constants for determining radiation from tke surface 
of the core only for a rise of 70° F., above an atmospheric tempera- 
ture of 70° F.:— 


Partially enclosed armatures, without ventilating spacés— 
Av Мп = watts radiated from core surface 


= трг X 0073 X Vm pm. 
Open machines, armatures, with ventilating spaces— 
лоп DL х 0152 x Vr P n. 
Open machines, armatures, without ventilating spaces ` 


Av Мп = трг х OI x VmTDn. 
Totally enclosed machines— 
A Nn = тот X 0073 x Утор п for 90° rise, 
Formula» and constants for determining radiation from the whole 


surface of core and end winding for a rite of 70° F., above an atmo- 
spheric temperature of 70° F.:— 
Partially enclosed armatures without ventilating spaces— 

av VE = то (0+ 2) x 00:65 мера, 
Open machines, armatures with ventilating spaces— 

Av Мп = тр (x + 22) х O1 ^m Dn. 
Open machines, armatures without ventilating spaces — 

Av Уп = тр (x + 22) X 008 Vr Dm. 
Totally enclosed machines— 

Av Мп = TD (1 + T) X 00565 ^m D n, for 90° rise. 
APPENDIX III. 


Formule and constants for determining winding data :— 


Length of end winding — 2р * 1+ E -DTH : 


4 P 
Length of one turn complete = 2 L + mos : 
P 
Resistance of one turn = (2 L + e M x 2 x 107, 
Copper area _ Q, Area of each conductor = LAN 
Slot area 2m · 


Specific resistance of copper at 130° F. taken at 2 x 10-5, 
Weight of copper on armature — a (2 L + Pie) 0194. 
Р 


3 А 
* aim = watts lost in winding = (5) (2 1 2m „ 
p P QBt 


'2x 10? x ma. 


ML 
and e c = 2? 


[d 


XTDLXB,rx]10"x2xm. 

Vann X У овех трів, х x 107% 

| Mar p 7 44 
P 

K = -- „ M Am X У Q89 x 10° 

TDLS K Tan X Ba & rdsx VII 274 


„ E C = = W. 


* Where the output is calculated from the radiation from core 
only, substitute 2 L + Dr in value of Ау for watts lost in alot 


winding only. 


REVIEWS. 


The Electro-Plating and Electro-Retining of Metals. By 
ALEXANDER WATT and ARNOLD Рипар. Crosby Lock- 
wood & Son. 12s. 6d. net. 


This book is really a new edition of Watt's well-known 
work on “ Electro- Deposition, revised and largely re-written 
by Arnold Philip. It contains 650 pages, and is divided 
into two parts: Part I. on ** Electro-Plating," and Part П. 
on “ Electro-Metallurgy." There is much new matter in 
Part I. in which the already complete details of the plating 
of gold, silver, nickel, &c., аге made more elaborate and 
intricate. There is here presented a very large proportion 
of information which is purely historical and, although no 
doubt of interest to the patentee, is nevertheless somewhat 
cumbersome to anyone requiring a rapid reference. Here 
and there the revising is a little incomplete; thus on page 
367 reference is made to the frontispiece as depicting 
metallo-chromes, whereas it really is a view of the Anaconda 
depositing room. In this part, too, one is led to believe 
that aluminium can be deposited from solution, whereas in 


uta 
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Part II. the matter is set right. The second part, which is 
almost entirely new, is mainly devoted to the discussion of 
the electrolytic refining of copper, and here, perhaps, may 
be found the most complete information existing to aid either 
in the design or management of such a refinery. 

The refining of gold and silver bullion, lead and nickel, 
the treatment of tin, the production of aluminium and 
electro-galvanising are all ably dealt with, although not во 
minutely as copper. Altogether the work can be highly 
recommended to every electro-plater, and is of undoubted 
interest to every electro-metallurgist. 


Municipal Telephony: Should we adopt it? Published for 
the Ratepayers’ League, Tunbridge Wells. Price 6d. 


The title asks a question : the book answers it. Those 
who are familiar with telephonic affairs at Tunbridge Wells 
will know the answer, but those who, whilst interested in the 
subject of municipal telephony, have not had the ratepayers’ 
view placed prominently before them, may well invest the 
small sum required to purchase a copy of this booklet. It 
is written from a popular standpoint, and need not be 
shunned by those who fear that the subject is too technical 
to be studied with advantage by laymen. "There are some 
peculiarities of diction—the use of the word soprano” as 
a verb (p. 7) is certainly new to us—and the style generally 
is of a somewhat exaggerated type. But the author 
apparently wants to reach the ratepayer, and is perhaps 
familiar with the best means of doing it. "The readers to 
whom the facts will appeal without extraneous aid can 
readily skip the settings. Should a second edition be called 
for, an obvious misprint in the figures on p. 57 will doubtless 
be corrected. 


“Practical Engineer” Electrical Pocket- book. and Diary, 
1903. Manchester: The Technical Publishing Co., Ltd. 
Price 1s. 

This is the fourth annual edition, and has been revised 
and enlarged, articles on conduit systems of wiring, electric 
lifts, power gas, and the Board of Trade regulations for 
electric lighting and traction having been added. There is 


a good index, a large amount of reading matter (over 300 


pages), and a quantity of squared paper in the form of 
a diary at the end. The information given covers 
a very wide range, i;cluding wiring and testing, 
descriptions of practical instruments, rules and data for 
the design of clectrical and allied machinery, gearing, 
alternating currents and machinery, power required 
to drive machinery, lighting, traction, mining and electro- 
lysis. Some small errors have been noticed, as, for instance, 
4 milli-ampere," on p. 17, for **micro-ampere," the use of 
the term “100-millionth” for © опе hundred-millionth " 
(p. 21), “induction” for “ inductance,” &c. It is rarely, 
indeed, that we find work and power correctly defined ; why 
is this confusion so prevalent? In this case, fortunately, 
we have observed only one such error—namely, “ 1 watt = 
about 44] foot-lbs.,” the indispensable time element having 
been omitted. The description of the Aron meter on p. 80 
refers to an obsolete type. On p. 106 we are told that cast- 
steel has only been adopted to a“ limited extent” in dynamo 
construction. 

The classical data for the permeability of wrought and 
cast-iron published by Dr. John Hopkinson in 1885 still 
figure on pp. 93 and 10% : when will it be discovered by the 
compilers of pocket-books that these data are totally in- 
applicable to modern brands ? 

The value of punctuation and correction in proof may be 
estimated from a startling statement on p. 178 ; weread that 
When a transformer is left on open circuit, * the primary 
current is very nearly in quadrature with the impressed volts ; 
and, if it were not for hysteresis eddy-currents in the core 
would be practically watt-less.“ On p. 183, power factor 
is defined as “ the ratio of ‘true watts’ to volt-amperes (or 
the cosine of the angle of lag) at full load.” The last 11 
words should be omitted, or qualified. The singular deter- 
mination of the compositor to spell Benardos with a super- 
flnous “r” appears, as usual, on p. 258. We wonder why 

silicon ” is spelt “ silicium” on p. 271. 

In spite of minor faults, however, this book certainly 


contains a great deal of useful and practical information, 
and is worthy of а place on the engineer's desk or beside 
his drawing board. 


„Practical Engineer" Pocket-Book, 1903. Manchester: 
The Technical Publishing Co., Ltd. Price 1s. 


This familiar pocket-book has been greatly enlarged : 
indeed, it is now quite a fat little handfal, having 568 pages 
of reading matter, in addition to a quantity of squared 
paper and a good index. The editor draws attention to the 
practice in many drawing offices of figuring drawings in both 
inches and millimetres—a long step towards the adoption of 
the metric system—to facilitate which an excellent set of 
conversion tables has been added. Other additions have 
been made in various sections. It is interesting to note, as 
evidence of the advance of technical training, the com- 
paratively large space devoted to  temperature-entropy 
diagrams and their practical applications. 

It is unnecessary to dwell on tbe many useful features of 
such a well-known handbook ; suffice it to say that it is full 
of information, handy tables, &c., for the use of the prac- : 
tical engineer. 


Fowler's Mechanical | Enyineer’s Pocket Took, 1903. By 
W. Н. Fow.er. Manchester: The Scientific Publishing 
Co. Price 1s. 6d. 


This useful annual has again been revised and enlarged. 
The recent developments in connection with steam and gas 
engines have received special attention. There is a small 
section on electrical units which appears to be generally 
accurate; the only error which we have noticed is in the 
explanation of the use of negative indices on p. 279. We 
have on previous occasions referred to the completeness of 
the index ; this is justified by the enormous amount of 
practical information contained in the book, in the briefest 
form, rendering it a most valuable companion to the 
engineer, 


€ Mechanical World” Pocket Diary and. Year Book, 1908: 
Manchester: Emmott & Co., Ltd. Price 6d. 


The new issue of this useful handbook has as usual been 
revised and enlarged: the tables of logarithms have been 
reset in Jarger anc much clearer type, and additions have 
been made to the tables of properties of steam, electrical 
data, &c.—the electrical section having been increased by 11 
pages, and containing a great deal of practical information in 
small compass. There is an obvious slip in the statement 
of the laws of resistance on p. 192, and it should be men- 
tioned that the specific resistance is given in terms of inch 
units. There appears to be an error in the lower right-hand 
figure on p. 189, one of the long sectors having no visible 
connection with the circuits, and on the next page credit is 
given to a compound-wound motor for large torque at start- 
ing, combined with constant speed; if the winding is such 
that the series assists the shunt, the speed will be less con- 
stant than that of a plain shunt motor, though the starting 
torque will be increased. 

The section on alternators is behind the times, as magnet 
systems consisting of “two rings as is the usual method” 
are practically obsolete ; moreover, the difference in phase 
between two-phase currents is no! half a period, but a 
quarter, and two-phase currents in quadrature cannot be 
produced by the method suggested. ‘The diagram of two- 
phase current waves on p. 212 is correct, but that of three- 
phase currents is utterly wrong ; the middle wave ought to 
be inverted. 

The statement on p. 213 that “the two-phase and poly- 
phase motors have become formidable rivals" is rather 
misleading, as the idea intended to be conveyed is not that 
they rival each other, but that they rival synchronous motors ; 
and polyphase motors are not necessarily asynchronous. 

The table on p. 216, which purports to give the relative 
weights of copper for different systems, is spoilt by the lack 
of a statement of the conditions fultilled in each case. Аза 
matter of fact, these seem to be as follows :—A fixed pres- 
sure of supply, with given efficiency of transmission, as, for 
example, in the supply to glow lamps of a certain voltage. 
Naturally, under these conditions the comparison shows un- 
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expected results—for example, two-phase with three wires 
comes out better than two-pkase with four wires, and three- 
phase with four wires requires only two-fifths the copper for 


three-phase with three wires! But this comparison is worse 


than worthless when high-pressure feeders are in question. 
Electric welding forms a new section, and is well treated, 
though “ Benardos” is as usual mis-spelt Bernardos, and 
Voltex appears as Volten. A section on testing has also 
been added, but needs revision, as it is in places difficuit 
(without foreknowledge) to gather whether the ohmmeter 
test is applicable to conductor or insulation resistance. The 


concluding section on the care of dynamos and motors is 
excellent. | 


NEW PATENTS, 1902. 


Compiled expressly for this journal by W. P. THOMPSON & Co., Electrical Patent 


Agents, 322, High Holborn, London, W.C., and at Liverpool, to whom all 
inquiries should be addressed. 


25,175. “Improvements in and relating to pendant, electrolier, and bracket 
switch connections." J. F. SMITH. November 17th. 


25,182. “Improvements in trolley heads for electric railways and tramways.” 
S. Hetcuins and C. E. Fry. November 17th. 

25.195. *! Improvements in electrical apparatus suitable for the ignition of 
gases and inflammable vapours, and fcr other purposes." A, ECKSTEIN and 
H. J. Coatks. November 17th. 


25,197. ‘Improved means for operating electric switches, taps, valves, and 
the like.” L. Scniirer. November 17tb. 


25,216. ‘* Improvements in electrical cut-outs and rezulators, and their appli- 
cations," H. Leitner and R. N. Lucas. November 17th. 


25,252. ‘* Improvements in fire alarm posts.“ A. C. Brown. November 17th. 


25,240. ‘Improvements in electrical instrument for signalling on railways.” 
E. Tyrer, F. T. HorriNs and F. W. Leake. November 17th. 


. 25,263. "Improvements in and relating to electrical fuses.” H. W. Cox. 


November 18th. 


25,273. “ Au electric tramcar or like trolley pulley guide." W. MooREHEAD 
and A. TayrLor, JUN. November 18th. 

25,287. “Improvements in telephone systems." 
J. W. PirrisoN, November 18th. (Complete.) 


25,284. An improved electric current indicator.“ A. Denny, J. A. ROBERT- 
яох and С. H. Jonnson. November 18th. ( Complete.) 


25,327. “Improvements in systems of regulating alternating-current electr'c 
motors." Tur Barts THowsoN-HovsToN Co., LtD., D. P. THossonx aud R. C. 
CLINKER. November 18th. 


25,330. “Improvements in systems of electrical distribution." J. S. Peck. 
(Date applied for under Patents Act. 1901, March 21st, 1902, beiog date of appli- 
cation in United States.) November l8th. (Complete.) 

25,312. "Improvements in trolley poles." T. С. BvprEn. 
(Com plete.) 


25.353. Improved arrangement of the mercury cathode in voltameters, 
without diaphragm», for the decomposition of alkaline chlorides.” А. CORRADO. 
November 18th. (t omplete.) 


25,954. "Improvements in the electrolytic treatment of liquids of all kinds.” 
A. Conn ADO. November 18th. 


25,368. The electric arm and trolley wheel controller.“ 
November 18th. . 


25,371. Apparatus for working portable fire engines, puinps, and the like, 
by means of an electrical current.“ W. К. B. Lockir.. (R. Lefebvre and the 
firm of La Societ A. Thirion et Fils, France.) November 18th. 


25,377. "Improvements in arc lamps for electric lighting." J. W. BowLEY 
and A. WALTErs. November 19.h. 


25 127. Improvements in or connected with electric signalling lamps for 
naval and other purposes." A. GRAHAM. (M. Casabona, Italy.) November 
19tb. 

25,435. “Improvements in and relating to electric telegraphy.” P. O'Nkir. 
November 19th, 

25,436. ‘Improvements in and re'ating to interrupters for induction coils 
and the like.“ F. L. MuinuEAD and J. Parr. November 19th. 

25141. "Improvements in electricity meters," C. W. G. LITTLE. November 
19th. (Complete.) 

25,49. “Improvements in secondary electrodes for electrolytic apparatus, 
more especially intended for use in the manufacture of chlorates." P. IMHOFF 
and THE UNITED ALKALI Co., Lib. November 19th. 

25,144. “Improvements in c'ocks and electrical winding devices therefor.” 
H. CoHEN. November 19th. 

25,462. ''Improved rotary revers nz gear for electric motors, dynamos and 
the like.“ W. EI. L EI. TON. November 20th. 

25,500. Improvements in electric incandescent lamps.“ 
November 20th. 

25,511. ''Improvements in carbon or brush holders for Ядупато-є1‹ сігіс 
November 20th. 


Wayne, C. WnicHT and 


November 18th. 


T. WILSON. 


G. HOOKHAM. 


.(Complete.) 
25,519. Improved telephonic apparatus.“ D. Constr November 20th. 


25,522. “Improvements in boosters for charging and discharging storage 
batteries ; und regulating the pressure of the bus- bars.“ CROMPTON & Co., LTD., 
and J. R. MaciNTosH. November 20th. 


25,521. Improvements in arc lamps and electrodes therefor." La SOCIETE 
G. кт P. DE MEsTRar. (Date applied for under Patents Act, 1901, February 28th, 
1902, being date of application in France.) November 29th. (Complete.) 


25,546. “Improvements in or relating to incandescent electric lamps." G. E. 


.ЗВАТТҮЕ. November 20th. 


25,554. “ Improvements in and relating to electric contacts." C. rE Kaxro. 
November 20th. (Complete.) | 

25,558. Windings for compensated asynchronous machines." O. S. Brac- 
S Tap and T. L. La Coun. November 21st. 

25.570. '*Improvemen's in tower wagons for trimming arc lamps or for 
repairing the conductors of the overhead system of electric traction." 8. 
RawLiNsoN, W. Rawrisson and J. RAWLINSON, November 21st. 

95,576. "improvement: in electric current meters." H. V. Kramer & Co., 
E. Н. Hon&TMANN and л. Honsr MANN. November 21st. 

95.578. “Improvements in electrical measuring instruments,” 

БҮ 
November 21st. | | | | 

25,580, “Improvements in or in connection with electric tramcars and the 
Jike." G. Dickisos, Н. DicgiNsos and W. DickIxsON. November 21st. 

25006. “New carbon kolder for arc lamps, or the like." W. C. Jeares, 
November 21st. 


A. C. Heap, 


25,632, "Improvements іп or relating to prepayment electricity meters.’ 
С. О. BasTIAN, November 215%. 


25.558. Improvements in apparatus used for wireless telegraphy.” 


' MancoNr's WIRELESS TELEGRAPHY Co., L T., and C. S..FRANELIN. November 


21st. 


25,668. ‘Improvements in gas or electric light brackets applicable tor 
bakers’ ovens.” T. GILLARD. November 21st. 


25,699. An electrical cure." J. Е. BURGER. November 22nd. 


25,711. “Alternating current machiae, applicable as converter, motor and 
generator." О, S. Bracstap and T. La Cour. November 22nd. 


25,138. ‘‘Improvemeuts in or additions to insulators for telegraph, telephone 
and electric light cables or corductors.“ E. J. CHAMBERS. November 22nd, 


PUBLISHED SPECIFICATIONS, 1901. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Co., 322, High Holborn, W.C., and at Liverpool, price, post free, 9d, 
(in stamps). 


71. “Improvements in switches for controlling electrical circuits." А.Р, 
Lundberg and G. C, Lundberg. Dated January lst, 1901. 

90. ''Device for regulating electric motors.“ M. Monthiers. Dated January 
1st, 1901. 


181. * Improvements in electric light switches." A. P. Lundberg and G. C. 
Lundberg. Dated January 2nd, 1901. 


157. An improved electric motor." D. Perret. Dated January 2nd, 1901. 

150. “ Improvements in telephone index boards." A. Davidson. Dated 
January 3rd, 1901. 

202. “Improvements in or relating to fittings for incandescent electric 
lamps for illuminating shop windows and for other analogous purposes." 
A. W. Beuttell. Dated January 3rd, 1901. 

231. “Improvements in suspensory devices for carrying incandescence 
electric lamps by flexible conductors." Н. Hirst. Dated January gcd, 1901. 

275. "'lmprovements in electric switches." С. W. 8. Crawley. Dated 
January 4th, 101. 


291. “Improvements relating to galvanic cells or batteries.“ M. M. Bair. 
January 4th, 1901. 

310. “Improvements in electrical switches.” 
January 5th, 1901. 


328. “Improvements in electric incandescent lamps." E. Riordan. Dated 
January 5th, 1901. | . 


Е 365. Improved electric car trolley head.“ T. J. Littler. Dated January 
th, 1901. 


807. ‘Improvements in multiple wall connections for electric lighting, 
heating and thelike." A.P. Lundberg and G. C. Lundberg. Dated Januery 
7th, 1901. 

409. “Improvements in apparatus for wireless telegraphy.” G. Marconi 
and Marconi's Wireless Telegraph Co. Dated January 7th, 1901. 

410. “Improvements in apparatus for wireless telegraphy.” G. Marconi 
and Marconi's Wireless Telegraph Co. Dated January 7th, 1901. 

„ 467. ‘Improvements in attachments for telephones.” D. Laing and G. M. 
Ferry. Dated January 8th, 1901. 


471. “Improvements in electric motors." British Thomson-Houston Co. 
(Communicated ) Dated January 8th, 1901. 


486. “Improvements relating to electric switches." H. H. Lake. (Com- 
municated.) Dated January Eth. 

000. “Improvements in or connected with joint fittings for electric cables." 
T. Henwood and Reason Manufacturing Co. Dated January 8th, 1901. 


0 " Improvements in electric switches." W. Ely. Dated January 8th. 
901. 


565. “Improvements іп and relating to electric switches and the like.“ F.H. 
Headley. Dated January 9th, 1901. 


605. “Improvements in apparatus for transmitting and indicating orders, 
Ye words, signals, and the like.“ H. H. Grenfell. Dated January gib. 
1901. 


A. E. Richardson. Dated 


BRS. “Improvements in the construction of telephone cables.” F. Tremain. 
Dated January 10th, 1901. 


690. ‘Improvements in electric controllers.” J. Y. Johnson. (Communicated.) 
Dated January 10th, 1901. 


691. “Improvements in resistance coils." J.Y. Johnson. (Communicated.) 
Dated January 10th, 1901. 


692. “ Improvements in arc rupturing devices for brush holders and the 
like." J. Y. Johnson. (Communicated.) Dated January 10th, 1901. 


702. “ Improvements in or connected with the accumulator system of electric 
traction." C. M. J. Limb. Dated January 10th, 1901. 


721. "Improvements in or relating to polarised electric bells." B. J. 
Brander. Dated January llth, 1901. 


716. "Improvements in or relating to electrically-operated ploughs.” 
C. Meissner. Dated January 11th, 1901. 


810. “Improvements in electric safety fuses.” Siemens Bros. & Co. 
(Siemens & Halske, Actiengesellschaft.) Dated January 12th, 1901. 


946. ‘Improvements in adjustable supports for electric lamps" G. Steven- 
son and W. H. Farnsworth. Dated January 16th, 1901. 


969. “Improvements in or relating to electrolytic electricity meters.” С.О. 
Bastian. Dated January l5tb, 1901. 


998. *' Improvements in electric brakes for railway and tramway vehicles." 
Е. С, Newell. Dated January 15th, 1901. 


1011. Apparatus for testing electric meters.“ 
Camino. Dated January 15th, 1901. 


1,016. “Improvements in dynamo-electric machines.“ 
Houston Co. (Communicated.) Dated January 15th, 1901. 


1,017. ‘Improvements in electric transformers,” British Thomson-Houston 
Co. (Communicated.) January 15th, 1901. 


1.049. Improvements in or relating to regulating devices for шарен 
electric motors." British Thomson-Houston Co. and Н. S. Meyer. Dat 
January 1000, 1901. 


- 1,087. “Improvements in electric meters.” L. B. Atkinson, Dated January 
16th, 1901. 


1,108. “Improvements in telephonic and other switchboard apparatus.” 
F. W. Francis. Dated January 17th, 1901. 


1192. “Improvements in automatic telephone systeme, applicable generally 


to step-by-step mechanism driven or controlled by electrica: impulses.” C. O. 
Janney. Dated January 17th, 1901. 

1,167. "Improvements in electric meters. 
January 17th, 1901. 


: 1,181. "Improvements in electric switches.” A. Spark. Dated January 18th, 
1901, 


1,193. “Coin freed delivery apparatus for electric current.” 
Dated January 1810. 1901. лин" J. 8 
1401. ** Improvements in contro ling arrangements for electric lifts. 8. 


Stevens, C G. Stevens, E. C. Stevens, und P. H. Stevens. Dated January 22nd, 
1901, 


P. D. Del Nero and J. 


British Thomson- 


W. A. R. Mathiesen. Dated 


R. Haensel. 
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IMPERIAL . TELEGRAPHIC COMMUNI- 
CATION. 


THE address read by Mr. Charles Bright, on Thursday of last 
week, before the London Chamber of Commerce, the publi- 
cation of which we commence in this issue of the REVIEW, is 
chiefly a compilation from Blue-Books, intended to accentuate 
the need that exists for the development of a scheme of cables 
to connect the Mother Country with the scattered colonies 
on an organised plan, which, while serving the purposes of 
peace, shall be equal to the exigencies imposed by war. We 
congratulate Mr. Bright upon having brought together into 
a paper of such modest length the salient features of the 
yhole problem, and we heartily endorse the wise sentiments 
he champions, that there is need, and very pressing need, for 
more cables, and more foresight on the part of the State 
regarding our present and prospective means of inter- 
As was very appropriately pointed 
out by Captain А. S. Thomson, C.B., Mr. Bright has the 
advantage of being an independent witness, unassociated 
with any cable company or any firm of manufacturers; he 
should therefore prove as neutral,as correct, and as impar- 
tially representative a witness on cable matters as the Berne 
We do not exactly know whether he. claims 
estion of uniting Fanning with 
We notice that the Blue 
Book attributes it to Mr. Mercer. This, however, is a mere 
detail, for it is such an obvious line for an additional loop 
that it must have been present in the minds of all who had 
to deal with the problem of communications in the Pacific. 
Mr. Bright did not appear to be aware that this loop has, as a 
matter of fact, got past the proposal stage. Sir J. G. Ward, 
on October 23rd of this year, confirmed the report that the 
New Zealand Government have a plan for laying this con- 
nection, and the plan is practically accepted. 

It is a faithful saying that he that taketh away weights 
doth as much advantage motion as he that addeth wings.” 
Mr. Bright, therefore, did well to point to the necessity 
of reform in regard to “ blocking " systems, and to call the 
attention of the London Chamber of Commerce to the 
retarding influence that results from such impositions as 
what are known as “Indian rates." The independent 
witness harked back, too, to the times of the crusade against 
the inception of the Pacific cable. He reminded his hearers 
of the incantations muttered by the old women of Broad 
Street at the obstetric stage of this Imperial event, and 
how their mutterings were changed to hallelujahs when 
they recognised that they could do the trick themselves. 
Looking back upon those days, we are bound to confess that 
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it was, in the main, a fair fight, and that it disclosed as the 


opponents—who afterwards became the advocates—of the 
Pacific cable scheme some of the shrewdest and most 
brilliant commercial men of the last century. The Govern- 


ment did not appear to realise that they were being made 
| D 
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the tools of a group of financiers, who, while talking 
Imperialism through the back of their hate, were holding 
out promises tied to a fairly long, but strong, piece of string. 


We trust that the Government have learned the lesson, and. 


that the development of the all-British cable will be 
characterised by a firm determination to allow no monopoly 
in future to boost up cable rates, or acquire control of 


routes, except on conditions such as those suggested by Sir 
Edward Sassoon. 


As regards the action of the Government in giving the 
work of making ard laying the Pacific cable into the hands 
of one firm, instead of distributing it, as suggested 
by Mr. Bright, between the three of four firms 
who tendered, we are not at all convinced that this latter 
course was to be preferred. At the time,it did appear to us 
to be somewhat hard fortune for the firms who were left out 
of the bestowment. But it was a matter of price, and it is 
only the firm who carried out the order that can now кау 
whether the question of fortune comes into it at the finish or 
not. What the Government did on this particular point 
seems to us now to have been absolutely fair and impartial. 
They nominated the best firm of consulting telegraph engi- 
neers they could find, to draw upa safe-guarding specification, 
and empowered them to see that their specification was 
carried out. The firms who quoted knew therefore exactly 
what they were expected to do, and the Government, no 
doubt, obtained good value for their money. Upon the 
second point which Mr. Bright mentions, namely, the un- 
timely moment at which the contract was placed, he is 
undoubtedly correct, The Government showed absolutely 
no commercial wisdom in the way they dallied with the invi- 
tations to tender, The effect of this dalliance was to drive 
the prices of material up to the skies, and in the erd, for 
this, as usual, the country had to pay. A little consideration 
of the effect of such proceedings upon market prices of 
materials would have saved the country a vast amount of 
money, which now has found its way into the pockets of 
Dutchmen and Chinamen. 


The great merit of the portion of Mr, Bright’s paper which 
deals with cable routes and strategic cables is, that he brings 
home to the Chamber of Commerce the absolute weakness 
and insufficiency of our existing system of cable communi- 
cation, and its inadequacy to stand the tests or supply the 
needs of war. . He follows Sir Charles Dilke's lead in advo- 
cating deep-water strategic cables, and makes it fairly clear 
that the Committee under Lord Balfour of Burleigh have 
supplied only a partial solution to the great problem they 
had confronting them. This is a qucstion upon which we 
feel very strongly, for it is quite clear to us that the 
existing cables are sport for any fool of a fisherman or for 
the spite of any jealous foreigner who cares to tamper with 
them. What we want is a complete alternative system— 
deep-water cables if possible, but clear of foreign shores. 
We agree entirely that the Government should put a limit 
upon cable rates, and make some attempt at attaining the 
ideal condition which is the particular dream of Mr. 
Henniker Heaton, M.P. The Government must, in fact, 
realise that the monopoly against which they are pitted is so 
powerful that no private company can hold up their end 
against them, and that the ordinary equalising influence of 
commercial competition fails to afford an adequate check to 


their desire to get on. This is precisely the case when 
Governments may, and should, interfere, with benefit to the 
minority and to that vast majority which constitutes the 
people of these realms. | 

If we do not altogether agree with Mr. Bright’s remarks 
with regard to the laying o? strategic cables, it is probably 
because he looks at the matter from but one point of view. 
He says that lines laid for strategic reasons meet their 
requirements best if laid in deep water, with few landing 
places, on out-of-the-way (non-trade) routes—their exact 
course being unrecorded in the open broad ocean, where 
they are admittedly difficult even for a cable ship to find, even 
when the route is actually known. It is no doubt true 
that cables laid on this plan woull be the very best 
means of communication for war time, so long as con- 
tinwity was uninterrupted. But it is unpleasant to 
think of what would happen if a break occurred in such 
a cable. Let us have deep-water cables if need be, or, 
rather, let us avoid shallow water, especially off foreign naval 
stations, but let us not fail to keep the record of where they 
are laid, in secret, if you will, but not in ignorance, lest the 
Admiralty want them one day in perfect order. On the 
question of State absorption of cables, with which Mr. Bright 
concludes his paper, we have only one observation to make, 
and that is that, ко long as private enterprise acts fairly and 
reasonably towards the public, we do not recommend State 
absorption; but when private companies are over-reaching, 
and will not listen to reasonable proposals by the State, the 
State must either buy them out by compulsory purchase or 
ride rough-shod over their lines and run duplicate cables 
wherever the State thinks fit. 


THE revolution which is now taking 


Commercial 


Prospects of Rail- place in railroad practice by the introduc- 


ways converted 10 tion of electric traction, seems a natural 
Electric Traction. : 


one when we consider the question from 
the point of view of the travelling public. On suburban 
or trans-urban underground railways, the traveller has for 
long been accustomed to be conveyed to and from his 
business in uncomfortable and even dirty carriages, whose 


darkness is made apparent rather than dispelled by the 


weak and flickering gas jet or oil lamp placed in the roof, 
through grimy tunnels filled with a damp, choky atmosphere, 
which may be an excellent cure for certain throat complaints, 
but is the reverse of pleasant as a substitute for fresh air. It 
cannot be wondered at, then, that the public should give a 
hearty welcome to the electric train, which provides roomy, 
comfortable, and clean carriages, excellently lighted, and 
leaves the atmosphere of the tunnels clear of smoke and 
condensed steam. We have, therefore, at the present time a 
* boom in electric railways, and disinterested millionaires 
are tumbling over one another in the race for Parliamentary 
powers, so anxious are they to cater for the public taste. 
But there is another side to this question. It is true that 
the public demand must be satiefied, but, on the other hand, 
there is the commercial question to be considered. Railway 
companies cannot afford to act from purely philanthropic 
motives, and however anxious they may be to meet the 
demand for electric railways, they have to consider the 
prospects of securing an adequate return for their outlay on 
the converaion from steam to electricity upon suburban 
lines. This is an interesting problem, but at present we have 
no data from British railways to help us to a decision. Our 
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electric railways aro new railways, not steam lines converted 
to electricity, and we are therefore at present confined to a 
comparison of the returns of competing lines, steam against 
electricity. We know, for example, that the opening of the 
Central London Railway was immediately followed by a very 
serious drop in the number of passengers carried on the 
Metropolitan and District Railways, which has resulted in a 
considerable lowering of fares on these lines. This, however, 
still leaves something to be desired, and we believe that the 
electrification of suburban railways will be considerably 
hastened when it can be shown that such a change will not 
only produce an improved service, but will correspondingly 
increase the revenue derived from these lines. 

In the absence of data relating to British railways we turn 
to America, and we find there an interesting illustration of 
the point with which we are now dealing. The Manhattan 
Elevated Railroad in New York has undergone the conver- 
sion from steam to electric traction, or rather, is undergoing 
this conversion, for the change is not yet complete. Even 
with the limited electrical equipment, however, the change 
in the returns is very remarkable. From the annual report 
recently issued, it appears that during the past 12 months 
there has been'an increase in the number of passengers of 
about 29,000,000. The incompleteness of the change serves 
a useful purpose in the present case, as it shows that the 
increase on the electrified portions is much greater than on 
those on which the change is still incomplete. Thus on the 
east side of the line, which is electrified, there has been 
during the last quarter an increase of 25 per cent. in the 
number of passengers, while on the west side, where, in the 
words of our contemporary, the Electrical World of New 
York, “electric cars are still very much of a novelty,” the 
increase is only 10 per cent. For the whole line the ratio 
of working expenses to revenue for the year has been 
reduced from 55°58 per cent. to 50:10 per cent., and it 
seems probable that this will be still further reduced when 
the whole line is being worked smoothly on the new system. 

These results are very encouraging, and we hope they will 
be carefully considered by our railway companies, especially 
those which own London suburban lines. The change is 
bound to come sooner or later, especially since the eiectric 
tramway has now entered the field and is proving a very 
serions competitor. There are many dilticulties in the way, 
we know, but none that are insurmountable ; and the prospect 
of being able to hold their own against all competitors 


should be a sufficient incentive to the companies to tackle 


the problem at once. 


Carborundum as a Furnace Lining.—A rew and 


interesting use has been.discovered for carborundum (the ailicon. 


carbide or carbon eilicide made in the electric furnace by the 
Acheson process at Niagara Falls), which has already found large,” 
employment as a substitute for emery in all cases where a specially : 


hard abrasive is required. Being capable of preparation only in à 
powerful electric furnace, where silica and carbon are fused together 


.in presence of sawdust and common salt, carborundum is highly 


refractory ; and it has been observed that a thin layer of tbe same 
substance applied to any other material of which furnaces. are 
usually constructed, protects it from the heat and render3 it almost 
equally refractory. Finely powdered carborundum is made 
ар into a paste with water-glass, i. e, sodium silicate, or some 
similar binding substance; and the paste is applied br means 
of a brush or otherwise to the bricks which are intended to be used 
for building a furnace, or those bricks are actually immersed in the 
viscid liquid for а certain time. If the furnace bas already been 
built, the paste can be painted on to the exposed surfaces, 
giving one or more coats as may be desired. It is stated that a layer 
^ mm. thick will protect the bricka from the attack of the highest 
emperature which is ever produced by combustion methods in 
ша Work; examination of the bricks in such a furnace (after 
: аа been pulled down) having shown that they had not auffered 
5 e least. The skin of carborundum does not chip off, and i- 
ard enough to resist mechanical injury. 


THE CASTELLI COHERER. 


SPECIAL interest attaches to the recent publication, so long 
delayed, of Patent Specification No. 18,105 of Sept. 1901. 
This is the specification which was originally filed by Signor 
Guglielmo Marconi in his own name, and which, closely 
following upon certain correspondence in the Sa/urday 
Review and in the Times between Sr. Marconi and his 
associates on the one part, and Dr. Silvanus Thompson on the 
other, was amended on July 16th, 1902 (see Official Journal 
of the Patent Office, p. 961, and Exec. Rev., July 25th, 
p. 153), * by converting it into an application for a patent 
for an invention communicated to him from abroad by the 
Marquis Lingi (8%) Solari, of Italy." The whole sub- 
stance of this invention is practically contained in the first 
sentence of the specification, which reads as follows :— 


' * Coherers made according to this invention consist of a 


drop of conducting liquid lying between two conductors." 

Probably few of the readers of this have seen the exceed- 
ingly interesting book of Captain Quintino Bonomo, of the 
Royal Italian Navy, published in Rome in the spring of 
1902, giving an account of work in wireless tclegraphy 
carried out by him for the Minister of Marine between 
September 1st, 1900, and May 18th, 1901, and contained in 
an official report, Captain Bonomo begins with a brief sum- 
mary of the work done in the Italian Navy, and on p. 7? 
describes the Marconi apparatus as used in the Italian 
Marine, with the filings coherer and automatic tapper, and 
the telegraphic receiver and relay. Не then mentions on 
p. 3 that there exists another class of coherer which de- 
coheres of itself without need of being tapped, and which, 
therefore, can be inserted without any relay ; this system, 
he says, is known by the name of telephonic or radio- 
telephonic. He givea a narrative of the official experi- 
ments, which, with the Marconian apparatus, attained a 
maximum speed of signalling of 24 letters, or about five 
words per minute. "Then on p. 11 he states how before he 
had finished his tests of the Marconi apparatus he yielded 
to the desire expressed by a certain petty officer, the 
semaphorist Castelli, to make some independent experiments 
on telephonic reception by means of a tube of his own con- 
struction. ‘The result was excellent, and the tubes invented 
by Castelli with electrodes of iron or carbon with one or more 
drops of mercury, besides presenting an extreme sensitiveness 
decohered of themselves perfectly,’ and with greater con- 
stancy and precision than the filings-coherers used or con- 
structed in the Royal Italian Navy. Telephonic reception 
facilitated the problem of mutual communication between the 
three stations with splendid results, so much so that it 
was possible to abandon during the manceuvres the use -of 
communications by the ordinary telegraph.” 

In the third part of Captain Bonomo’s book, p. 57, he 
goes into detail concerning the new method of telephonic 
reception thus invented in the Italian Navy. On p. 58 he 
gives the date of the end of January, 1901, as that on which 
this system was tried “in order to test a coherer proposed 
by the semaphorist Castelli.“ The possibility of telephonic 
receiving by ordinary coherers being excluded, it would have 
been necessary to have recourse to self-decohering tubes of 
carbon powder ; but we wished first to experiment with the 
tube with carbon electrodes, having between them two drops 
of mercury separated by a short cylinder of iron, invented by 
the semaphorist Castelli. Although this tube was roughly 
constructed, the results were excellent, and on Wednesday, 
February 20th, 1901, not only could we receive the trans- 
mission from Palmaria, but we coald clearly distinguish the 
rhythm of the oscillator at that station, in such a way as to 
be able to count the component sparks of every signal. 
From this moment, indeed, telephonic receiving was used, 
first as а control upon that with the Marconi system, and 
some time after it was completely substituted for the latter.“ 

Captain Bonomo then gives a description of the Castelli 
system which had thus superseded the Marconi system, 
adding minute instructions as to the construction and adjust- 
ment of the Castelli tubes. Electrodes of iron or steel 
should be free from oxide and well polished: polishing 
much augments their sensitiveness. The hygrometric state 
of the air affects these tubes unfavourably if they are not 
sealed. The restoring action is greater and sharper the 
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more the mercury used is clean and free from amalgam, the 
cleaner the inside of the tube, and the smaller the mercury 
drops, within certain limits. The size should be between 
14 and 3 millimetres. Drops of less diameter than 
1 millimetres are insensitive ; those larger than 3 milli- 
metres are less sharp of action. The distance between 
the e'ectrodes is of the greatest importance, and it is neces- 
sary that the operator should know how to adjust it. In 
tubes containing one drop of the size named, an excellent 
preliminary adjustment is obtained as follows :—The tube 


— N N 

Я 77 7 
As 7 "2 
IS LEI GN P LE I 
CORN 


Sen Ste у 


ETS 
MUS 
“Ue 9 


- — STI. — NES 
6 Fe UL УУ; W oes e, 2 
Nr Nr 


is held in the hand inclined at 35? or 10? to the horizon, and 
the upper electrode is then displaced until the visible space 
between it and the drop is from 0:2 to 0:5 millimetre. The 
final regulation is made by listening to the telephone. Tubes 
in which the decohering is imperfect make a noise like that 
of oil frying in a distant frying-pan. In such a case it is 
‘sufficient to move one of the electrodes outwards about 
yo millimetre ; a set-screw or some such device is needed to 
fix the position. Often a light tap with the finger causes 
the frying sound to disappear. The internal diameter of the 
tubes should be about 3 millimetres. 
. Captain Bonomo gives pictures of six different forms 
of Castelli tubes with electrodes of carbon or iron, 
four of them having two mercury drops and two 
of them one drop only, as shown in fig. 1. He 
also shows in fig. 2 how they are connected to the 
system. One end of the tube is joined to the elevated 
collecting wire, and the other is put to earth: and then the 
two ends are joined to a single cell in the circuit, which 


Fic. 2. 


.includes a receiving telephone. He adds that the tubes 
ought to be of uniform calibre, and the flat ends of the 
electrodes perfectly square to the axis of the tube. He gives 
minute directions for cleaning them. In certain cases it 
was found advaptageous to roll the drop of mercury in the 
carbon dust of an arc lamp во as to coat it with a sort of 
film. Summing up the whole of the results obtained from 
September, 1900, to May, 1901, with the Castelli tube, 
Captain Bonomo states that the telephonic method of 
reception, especially with these mercury tubes with adjustable 


electrodes, had greatly simplified the apparatus, so that 
whereas with the old Marconi system the limit of the 
signalling range attained was about 70 kilometres, with the 
Castelli system communication could be maintained much 
more securely, up to ranges of 148 kilometres, and later to 
200 kilometres. e 

Turning now to the new Marconi patent ** which has been 
communicated to me,” he says, “by the Marquis Luigi 
Solari, of Italy," we find that it describes an invention во 
extraordinarily like the Castelli tube that it is difficult to see 
wherein the difference lies, Fig. 3 reproduces the drawing 
in the specification. It consists of “a glass tube having 
in it two plugs whose distance apart can be adjusted with 
theliquid between them. Preferably one plug is of iron 
or steel, and the other of carbon, whilst the liquid is 
mercury." The tube is to have an imternal diameter of 


. 4 millimetres. The globule of mercury / is “say about 


1 millimetre in diameter." The aerial wire A is connected 
to one pole of the coherer, the other pole of which is con- 
nected to earth, к. The plug f is then adjusted till the 
globule lightly touches both plugs simultaneously, the best 


Fic. 3. 


position being that in which a very faint continuous hiss'ng 
sound is heard in the telephone, m. The plug d is of micro- 
phone carbon, the other plug, /, is of iron; dis connected to 
one pole of a battery /, which is connected through the tele- 
phone m to the other plug through the support at the end. 
In brief, the apparatus herein described and depicted, issimply 
a counterpart of the right or left-hand half of the particular 
Castelli tube with two globules and two carbon plugs. 
Signor Marconi claims (1) a coherer or detector for electrical 
waves consisting of a drop of conducting liquid between two 
conductors substantially as described ; (2) the combination 
of a glass tube, a carbon plug, a metal plug, a drop of mercury 
between the plugs and means for adjusting the distance 
between the plugs. 

One is constrained to admit, as regards this patent, that 
the circumstances and the sequence of events are not a 
little remarkable. . | | ‚ 

First, we haveit on high official authority, that, the Castelli 
invention was brought out in 1900, and was successfully 
proved early in 1901. Later in the same year, a junior 
executive officer in the Italian Navy claims the invention as 
his own, and then communicates it apparently to an outside 
inventor, the employé of a commercial company, who 
straightway patents it in his own name! It is not 

very clear jos Lieut. Solari came to be so oblivious of what 
had been achieved and officially noticed in his own Navy, 
that subsequently he should have brought out an apparatus 
во marvellously like that of Castelli as to be indistinguish- 


able from it. But still less clear is it why Signor Marconi, 


having patented this invention in his own name asa novelty 
in September, 1901, should only apparently have discovered 
s н uly, 1902, that it was in reality the invention of Solari. 
of Italy. | 

We must leave to the dispassionate judgment of elec- 
tricians of all nationalities the question as to who is the 
actual inventor of the Castelli or Italian Navy coherer, ап 
also the question as to what amount of credit, scientific 
or inventive, as apart from commercial advantage, belongs 
to Signor Marconi in this original and beautiful invention. 
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EXPERIMENTS ON THE APPLICATION OF 


PUPIN’S SYSTEM TO TELEPHONE 
CIRCUITS.* 


t 


By F. DOLEZALEK anp A. EBELING. 


THE experimenta herein described were carried out by the 
Siemens & Halske A.G. with the co-operation of the German 
Postal Telegraph Administration, and the results being so 
favourable have led the above named company to undertake the 
development of Pupin’s European patents. The question to 
be determined was to what extent the great improvement, 
foreshadowed by theory as resulting from the addition of 
gelf-induction, could be obtained in actual practice. 

The main difficulty to be met in the working of long- 
distance telegraphy or telephony is the well-known detri- 
mental effect of the electrostatic capacity of the overhead 
lines or cables on the alternating or rapidly varying electric 
impulses. Accompanying the passage of the electric wave 
along a conductor, there is a continuous conversion of 
electrokinetic into electrostatic and magnetic energy. The 
greater the capacity of the conductor the greater is the 
intensity of the charging current resulting from this con- 
version, and consequently the greater the loss of energy 
through heating (Joule effect). To counteract this loas of 
energy, it has been necessary to increase the section of the 
conductor in correspondence with the increase in its length 
and electrostatic capacity, thereby reducing considerably the 
commercial efficiency of the longer lines. 

There is, however, a second, and much more economical 
method of obviating the detrimental action of the capacity, 
viz, by increasing very considerably the self-induction of 
the circuit, and thus drawing on the energy stored up ав 
magnetic energy. The impedance thus introduced reduces 
the intensity of the charging current, and consequently the 
heat loss. In the equations, resulting from the theoretical 
treatment of the wave development, this fact is clearly shown 
by the appearance of the capacity in the numerator, and the 
self-induction in the denominator, of the fraction expressing 
the so-called attenuation factor of the oscillatory wave, so 
that to obtain the best, conditions of telephonic communica- 
tion the self-induction of the line must be increased as much 
as possible. 


Naturally the increase of the inductance may be gained 


by surrounding the conductor with iron or other para- 


magnetic material, and, in fact, many such proposals have 
been put forward, and experiments made during the last few 
years; but a very simple theoretical consideration of these 
proposals, confirmed by the actual results, reveals the fact 
that the possible increase of self-induction to be gained 
thereby is far too small to compensate more than very 
slightly the detrimental effect of the capacity of the con- 
ductor. Measurements of the self-induction and telephonic 
efficiency of cables with ironclad conductors, recently con- 
ducted by the Siemens & Halske A.G., have furnished the 
conclusion, that onty in few cases can the requisite amount 
of self-induction be attained by this method. | 

À hundredfold greater increase of the self-induction can, 
however, be easily reached in the manner devised by Heavi- 
side, Thompaon and Pupin, whereby there are intercalated at 
Several places along the line, coils with high coefficients of 
gelf-induction. 

This method has the farther advantage that the capacity 
of the conductor is not thereby increased, the converse of 
that Which had followed the previous method. The data of 
Heaviside and "Thompson fell far short of attaining an 
actual improvement in the efficiency of the line, and it was 
Papin who first determined the position of the inductance 
coils and their distance apart, so as to eliminate the 
deleterious action of reflection of the wave, and obtain only 
the designed effect of self-induction. Coils improperly 
lntercalated introduce not only no improvement, but exactly 
the reverse, on account of their action as reflectors, clearly 
shown by the measurements described later on. 

To this fact may be ascribed the failure, or, in some cases, 
negative results, of the experiments on this subject under- 
taken before the publication of Pupin's invention. 


* Hlectrotechnische Zeitschrift, Vol. XXIII., p. 1050. 


The experiments described below give a convincing proof 
of the great technical value of Pupin's invention, and show 
that the way is now open for a great expansion of long- 
distance telephony. They already teach us that without 
altering the size of the conductor—t.e., at the same pro- 
portional cost—over four times the distance can be reached. 

General Theory.—In the following lines is reproduced the 
general theory of wave transmission, first for a conductor 
with continuously distributed self-induction, and then with 
sources of indactance distributed at intervals as first deter- 
mined by Pupin. ! 

In fig. 1 let d be a telephone transmitter which sends 
through the conductor x a harmonically varying current of 
frequency 7 to the receiver E. Let с, I., к be the capacity, 
inductance, and resistance per unit length (kilometre) of the 
single line, and 1 the strength of the varying current at any 
point of the conductor. Ohm's law then requires that in any 
element of the conductor 4r the counter E.M.F. of self- 
induction added to the loss of E. M. F. resulting from the 
resistance is equal to the fall in potential'along the element. 

(L dijdt + R 1) dr = — (dvſdir) de. 

If the conductor also possess capacity, a decrease in 
strength of current along the line follows, which is given by 
the equation — 21/02 = c dv/dt, and combining these equa- 
tions there results the well-known differential equation for 
wave transmission | 

d? І di 1 81 (1) 
Me ТЕШ с d 


This equation is valid only for a uniform line; the addi- 
tion of the trangmitter and receiver, which, in actual work- 
ing, is always required, introduces conditions which the 
current function must satisfy, and which are determined by 
the electrical constants of such apparatus. 

The transmitter d excites an E. M. F. which is a function 
of the time, or e = f (f) = E cht where p = 2 x n, n being 
the number of periods per second. Let the inductance, 
capacity, and resistance of the transmitter be 10, Ro, Co, and 
of the receiver Lı, Ri, Ci. . 


Fia. 1. 
а т 
H G E 
G E 
Fig. 2. | 


Further, let rol be the potentials at the terminals of the 


Vol transmitter, | 
0 be the potentials at the terminals of the 
vl receiver, 


and let the potential difference of the condenser Со be 7 and 
of c, be P, ; then by treatment similar to that of the original 
equation are obtained for the two terminal conditions, 


di | 
[5 47 + BoI + Pot vo — Var] „ 0 
аі (2) 
Lg 1 K. 1 ＋ r. T Үн v | 


х= { mM 
The symmetry of the system requires v, = — v and 
v = — ү and similarly for every point along the line 
Vm — ү, 
The general solution of the differential equation is— 
I = (K, cos M E + K, sin m £) e.t, (3) 
where 2 ів put for! — z: this solution satisfies equation 


(1) if | 
~m = u 0 (kL + В). 
. E 
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The three constants K,, K,and £ are to be determined from 
the limiting condition; for brevity introduce the following: 


1 
\ = la ＋ 55> À = 1. + a 
0 0 I? Co : 1 1 


** c? 
hy == ko (kN + Ro), 
h =kockay + ni), В 
50 = kc E, 
2 m h D 
Then K1 T Ky = 1 Ж 


where 


F= (ho h- 4%) sinl + 2 ( + М) cos nl, 
* Hi iy, 
and equation (3) now takes the form 
Dy At 
т = (2 m cos mE + h sin m E) P ^. (4) 
This is the general solution of wave transmission for both 
free and constrained oscillations ; the acting E. M. F. is the 
real part of E Vi, and the current 1 the real part in equation 


4. Replacing the complex expression m by the value a and 
В, the meanings of which are given later on, 


then — m? = — (a + i B} = ip € (ip, + R) 
whence, separating real and imaginary portions, 
„% V 
абы BL [VP L + и? + рт) (5) 


В = VI [Vp L? + н? — p) (6) 
For metallic circuits, с will be the wire to wire capacity, and 
н and r, will be double the values for the single wire. 

Tue evaluation of the real portion of 1 in equation (4) is 
in practice extremely difficult and tedious, because of the 
impedance of both transmitter and receiver, and has hitherto 
not been effected. But for the case where the impedance of 
the transmitter is appreciable and that of the receiver may 
be neglected, the calculations have been effected by Pupin. 

If the impedance of the receiver vanishes, then 

hy == о 


F = — 4 т? sin n + 2mh, cos m / 
апа 


"P Do ё cog in E 
— 2 m sin m + hs сов ml’ 
The expression 
Do 
— 2 m sin m/l + А, сов ml 


is clearly the amplitude of the current at the transmitting 
end; writing this, therefore in the form | 


brise XE 
D e tnt -9 сов m E 


VP? 02 


= a [CP =) sin (pt — 9) cos a € 


then 


—(«8* — e P È ) сов (pl — $)8in a E + ; x]. 

The real part of 1 is therefore | 
== А [ево (pt — Ф — al) + e P sin (pl —$ +08) | 
from which results the effective current at the receiving 
apparatus (the square root of the mean square for a half 


iod), : | uS се. 
E f; n? di |: 


A ОВ ошер а 
OF os ме? re k + 2 cos 2 u K. 
Denote the effective value of the current at the transmitter 


(E = and receiver (E = о) by 1, and 1,, then finally 
2 ly 


Te =- 2 


V, 2BE 4 281 


— MÀ 7 
+ 2 сов 2а 5 


where a and [3 are determined as above by the electrical 
constants of the conductor. 

The current curve is, therefore, the combination of a cosine 
curve with a catenary. | 

If В and E are small, that is, a short line of low resistance 
and capacity and high inductance, then the exponential 
quantities become unity, and we obtain the equation of a 
stationary wave, the wave length being determined by the 
quantity a. The quantity а is therefore termed the Wave. 
length constant. 

On a long and heavily damped line, both tbe latter terms 
of the equation may be neglected, and the ratio of the 


effective currents at the two termini of the line is ^5, ; P. 


determined by the value 8, which ів, therefore, termed the 
attenuation constant and is of great importance in the 
discussion of wave transmission. From equation (6) it is 
c^uly seen that 6 decreases with increase of L, te., the 
1 ccived current increases with increased inductance in the 
line. If the inductance be so great that k may in. comparison 
be neglected, the expression for determining 3 reduces to 


R VE " i (c 
" — or for twin wire, R "VALE 
2 n. : 2L 


from which the term defining the period is absent, and hence 
not only is the attenuation in this case considerably reduced, 
but also the waves of different periods are equally attenuated, 
an item of special importance in securing the purity of trans- 
mitted speech. The calculations have up till now been 
applied to a line of continuously distributed inductance. 
With separate sources of inductance, as is the case in Pupin’s 
system, and shown in fig. 2, the above equation must be 
controlled by as many limiting conditions as there are 
inductance coils, 1: is not necessary here to repeat the 
correspondingly v.:: inous calculations that are entailed 
thereby; suffice it to ~ г, that the treatment of these equations 
by Pupin bas resulted in the important conclusion that in a 
line with inductance intercalated at definite distances, the 
attenuation constant is reduced exactly as if the inductance 
were evenly distributed, if the distance between the pointa 
is a fraction of the wave length of the oscillatory carrent 
transmitted over the conductor. 


It is the recognition of this result which forms the pith of 
Pupin’s invention, and enables the addition of inductance 
to produce practical improvement in the transmission of 
speech along the line. 

That Papin’s invention is also true in practice is cor- 
roborated by the results subsequently described, which were 
carried out on two actual circuits. Experiments on cables 
can naturally be carried out in the laboratory, and such 
were carried out by the Siemens & Halske A.G. on a very 
extensive scale ; it was from the results of these experi- 
ments that encouragement was gained to reproduce them on 
actual working circuits. | 

By the kind co-operation of the German Postal Admini- 
stration, who were convinced of the importance of such 
experimenta, and evinced a lively interest therein, the Siemens 
and Halske A.G. were enabled to arrange two weighty and 
decisive experiments, one on a cable and one on an overhead 
wire. | | 

| (To be continued.) 


GAS ENGINE DIAGRAMS. 
- | Ву W. Н. BOOTH. 


Masy of the troubles that have been experienced in the 
course of developing the gas engine, have arisen from too 
slavish an attempt to follow upon the lines of the gteam 
engine, The general form of the two machines has been so 
similar that there has been a natural tendency to assume too 
close a parallelism of working. e 

"Especially has this been the case with the indicator 
diagram. Every endeavour seems to have been made to pro- 
duce diagrams from the gas engine as nearly like those of 
the steam engine as possible. 
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In the approved steam diagram the admission line is 


vertical, and the piston takes full pressure at a time when it 


can convert none of that pressure into work, the orank pin 
being upon the dead point, and there being no piston move- 
ment. During the early part of the stroke there is a dis- 
tinct period of time during which the full pressure is exerted 
on the shaft bearings, which are converted into a brake of a 
power greater than that derived from any rotation effect due 
to crank effort. The period may be of small duration, but it 
exists. At the same time, the steam is in contact with the 
internal surfaces of the cylinder, cooled by the exhaust steam 
of the previous stroke. If we arranged that no steam were 
admitted until the piston had moved to such a position that 
the crank-effort was greater than the bearing friction, the 
time would be shortened during which the hot steam and the 
cooled cylinder were in contact prior to the time when, by 
expansion, the steam had naturally assumed the temperature 
of the metal enclosing it. It is possible that there would be 
some slight economy in this method of working. Possibly 
the economy would be too small in amount to be worth 
serious consideration. TE | 
If, however, the same reasoning be applied to the gas 
engine, a different state of affairs must be reckoned with. 
The admission line in the gas engine isa line of explosion, 
the full force of which comes upon the crank-pin and the 
shaft bearings. At this moment the gaseous products arc 
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at their maximum temperature, they are in contact with 
a water-jacketted cylinder and are losiag heat all through 
the period of, practically, no movement of the ciank pin. 
Now the explosion would be productive of less shock if it 
occurred behind a piston already in movement. The highly 
heated gaseous products of explosion would be for a con- 
siderably less time in contact with the cold cylinder, and it 
may reasonably be argued that a greater proportion of the 
heat would be converted into work through the medium of a 
fuller diagram at the most effective portion of the crank-pin's 
path. "There would be considerably less shock on the whole 
engine, there would be greatly reduced braking effect and 
less wear and tear, and there would be less heat transferred 
to the jacket. Some experience recently with large gas 
engines seems to bear out these views. 

The diagram (fig. 1) herewith is from an ordinary 
Thwaite gas engine, using gas from a coke-fed blast furnace 
with early explosion. Figs. 2 and 3 are from one of Mr. 
Thwaite’s blast furnace gas engines with explosion specially 
and intentionally set with late ignition. By this means the 
action above discussed is secured, and it is claimed that there 
is а gteater net result in rotative effort, and a better 
economical and thermic use made of the gas than when the 
ordinary method is followed. An infinite velocity of rotation 
vould render possible a very much larger utilisation of the 
ueat in the exploded gases. The cylinder would also absorb 
an infinitely small amount of heat, and there would be no 
need for a water-jacket to keep down the temperature of the 


cylinder walls to a point sufficiently low to render the working 


ut the engine possible, The heat would, in fact, be con- 
verted .into work, and the efficiency of the gas . engine 
enormously increased. The effect of slightly delayed 
r хріовіоп is in the same direction, There is less time for 
Lzat absorption by the cylinder, and the only loss is that 
very slight rotative effort due to pressure on the crank-pin 
at a very ineffective crank angle—an effort which, as 


explained, is more or less counteracted by the braking effect 
of the crankshaft revolving under heavy pressure. 

The early Otto'and Langen engine with the free piston, 
which shot upward in the cylinder as fast as the explosion 
of the gas could send it, was not an economically-designed 
engine in the sense of having a compression stroke. Yet it 
was a very fair engine, and it was so good as it was entirely 
because the piston was able to move rapidly from its posi- 
tion of rest without any waiting upon a slow-moving crank- 
pin. 
It will appear in figs. 2 and 8 that the ignition of the 
compressed charge has been so contrived as to take some 
effect just as the crank is turning the dead point, but there 
is no explosion in fig. 8, and none worthy of the name in. 
fig. 2. "There is merely a slight increase of pressure. 

In fig. 8 the first portion of the firing stroke is practically 
horizontal. Pressure then rises slowly toa maximum, This 
occurs at about one-fourth the stroke, after which the 
regular expansion curve is drawn. It may appear as though 
the triangular area below the dotted continuation of the 
expansion curve upward has been lost to the power of the 
engine. This, however, is not the case. Some of this area 
would have been lost by the extra shaft friction above 
normal, but most of the area would have been lost by absorp- 
tion of the excessive heat of the explosion by the cold 
cylinder wall while the piston was moving slowly along the 
first fourth of its stroke. Though the triangular area 
might have appeared on the diagram, it would have been 
followed by a lower expansion curve, and the mean pressure 
of the diagram would have been less. 

In fig. 3 the heat of combustion is put in as fast as it is 
taken out, or a little faster. Wrong as this is theoretically, 
it must not be forgotten that the gas engine is absolutely 
bad as a heat engine, for it has a water-cooled cylinder. 
This prevents theory from being followed successfully 
to too great a length, and as we are dealing with practical 
facts, we must not allow theoretical considerations to drag 
our practice away from facts. The cooling effect of the 
water jacket is powerfully exerted on the highly-heated 
charge during the momentary rest and slow-movement 
period of the piston, and this cooling is the greater as the 
head of temperature difference is greater. While, therefore, 
in an adiabatic cylinder too high an initial temperature 
cannot be secured, apart from the ability of the cylinder 
metal to endure, in a water-cooled cylinder there is a 
limit to useful initial temperature. By delaying combustion, 


Fic. 2. 


Fia. 3. 


the same total heat is generated in the cylinder, and if not 
too prolonged, this heat is better converted into work than 
if generated earlier, and absorbed by the water jacket. 
Fig. 8, in fact, shows that a compromise has been effected 
between the theory of the heat engine proper and the 
practical qualities of the materials of which heat engines 
are constructed, and the compromise is such that there is 
no change in the pressure exerted upon the piston when 
this is passing its dead point, and that the maximum pressure 
on the piston is of steady growth and takes effect when the 
crank is at an effective angle. 

Hitherto a late ignition has been considered to be a fault 
іп a gas engine, but this opinion has been formed either 
from the ordinary ideal of the steam engine diagram, or from 
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oversight of the conditions brought into effect by a cooled 
cylinder. | 

Such а diagram ав fig. 9 cannot be regularly obtained 
in practice, but fig. 2 shows the result of 17 ignition strokes, 
in none of which is there a seriously sudden accession of 
piston pressure on the dead point. 

If a greater mean pressure can be obtained with late 
ignition, the inference to be drawn is that the heat, though 
supplied at a point below the maximum temperature, is dis- 
posed of more effectively. 

Except where there is a use for the water heated in the 
jacket of a gas engine, the heat which goes into the jacket 
is all wasted. 

To revert for a moment to the Otto and Langen free- 
piston engine, it may be remembered that the ignition of the 
charge was effected by the in-draught of an external flame 
by the rising of the piston, this being set in motion by the 
pull of the crankshaft to which the piston was for the 
moment suitably connected. When the explosion occurred, 
the piston was shot upwards as quickly as the explosive force 
could send it. Thus the explosion of the charge took almost 
instant effect upon the superincumbent atmosphere, and 
expended all its available effort simply in displacing the 
atmosphere and raising the heavy piston. 

When the upward effort of expansion and the momentum of 
the moving piston became less than sufficient to further 
displace the atmosphere, the downstroke of the piston 
commenced, and the work done by the engine was 
simply that due to the weight of the falling piston and 
to the re-occupation of space by the atmosphere, for there 
was now а partial vacuum below the piston, the cylinder 
being water-cooled and the gaseous products largely 
steam. If the piston had moved more slowly, such vacuum 
would have formed sooner and the effect would have been 
less, As it was arranged, the heat of explosion was rapidly 
converted into work, so that despite its many serious imper- 
fections, the free piston engine had a sound basis of action, 
and it is not too late to learn something from it to-day. It 
might be added that the diagrams of figs. 1 and 2 could 
probably not be obtained where the gas contained more than 
5 per cent. of hydrogen, for the presence of this gas renders 
ignition so rapid that a slow burning effect cannot well be 
secured. Figs. 1 and 2 were taken from an engine using 
gas from furnaces partially coal fed, containing probably not 
more than 3 to 4 per cent. of hydrogen. 

It is only quite recently that gas engine practice has 
attained the point where serious consideration has been given 
to the presence or absence of hydrogen—an element that 
introduces so many factors into the question of engine 
design, and even into the very principles of action of the 
internal combustion engine. Just as the rapid combustion 
of hydrogen has led to smoke when burning hydro-carbons, 
во now it intensifies the ignition and compression difficulties 
to be surmounted in the gas engine. 


CONDITIONS OF INTERURBAN SERVICE 
AFFECTING CAR EQUIPMENTS. 


Mr. W. B. PorTER deals with this question in the October 
issue of the Street Railway Journal (N.Y.), with the firm 
hand of one who knows of what he writes from lengthy and 
wide experience, and he covers so much ground, in so 
concise a fashion, that it is difficult to recapitulate the points 
mentioned in less space than that occupied by his own 
article. 

He divides interurban roads into three classes, of which 
all are well represented in America, but none adequately in 
this country. As we are on the verge of large developments 
in these directions, it is wise to lay to heart the lessons which 
our cousins have been learning for some years, in order that 
we may profit by them when the time comes. 

The first class is confined to roads built over private rights 
of way operated by heavy trains, which stop between the city 
and the country only at fixed points. 

The second class contains roads running along public 
highways and streets in both towns and country, served 
by single cars which stop whenever passengers require. We 
have several lines of this description in England, but our 


speeds do not compare with the speeds obtaining on such 
lines in the States; and we have pointed out on several 
occasions that it is owing chiefly to the blighting influence 
of municipal boundaries that interurban routes are not 
more plentiful. í 

The third class consists of those lines which run over 
private rights of way in the country and become public 
tramways in the towns, thus combining the features of the 
preceding classes. 

To us the second and tbird classes are of the greatest 
interest; for, in a country where railways, as the term is 
understood here, are so much more frequent than in 
America, all roads within the first class would come within 
the jurisdiction of the existing companies, 

An interurban road can only be run to pay with high 
average speeds, and as, from the nature of the service, stops 
are frequent, the car equipment must be designed with a 
view to rapid acceleration rather than to high maximum 
speed. Averaging stops in town and country, the average 
unbroken run lies between half a mile and one mile. 

On the other hand, if it happens tbat the total length of 
Suburban and interurban line largely exceeds the purely 
urban portion, the average run will be increased in propor- 
tion, and maximum speed considerations should take pre- 
cedence of rapid acceleration, unless the reluctance of our 
authorities to increase speed limits under such conditions 
should force us to take every advantage of rapid acceleration 
as the only method of decreasing the time of the round trip. 

In order to reduce the running time through the towns on 
the way, it might pay to lay tracks for the interurban cars 
only along streets which are less blocked by traffic than the 
main streets, rather than to run these cars over the urban 
lines, if there be any. | | 

If an interurban line is worth running at all it is 
essential that it should be constructed with double track. 
Single line with passing places’ both reduces the average 
speed and increases the liability toaccidents. It is an expen- 
sive mistake to think that frequent loops will approximate a 
single to a double line, for the greater the number of loops 
the more the mean speed is reduced, and the more chance 
there is of drivers thinking that they will be able to steal 
another loop, and finding that they meet cars sooner and 
more suddenly than they anticipated. No regulations have 
been framed yet that will deter a certain class of driver from the 
apparent pleasure of getting a loop ahead of another man. 
The Board of Trade is fully alive to this propensity and to 
similar difficulties arising with single-line construction, and 
it behoves promoters of high speed interurban lines, whether 
of the second or third classes mentioned above, to avoid the 
heavy cost of some form of block signalling system which 
the Board of Trade will certainly insist on, by making a 
double line in the beginning. The Kinver Light Railway, 
which, being almost alone, is so often quoted, is a case in 
point. It із а single line with passing places at intervals, 
and we believe that the Board of Trade has refused the 
operating company permission to run the cars at more than 
urban tramway speeds until an approved form of automatic 
block is installed. In fact, we heard that the certificate was 
withheld altogether until this was done. 

For the reasons that curves increase consumption of 
energy and wear on rails and rolling stock, besides reducing 
the speed, and on a single line helping towards accidents, 
they should be avoided. as much as possible. A curve of 
143 ft. radius is equivalent to a rising grade of 1 per cent. 
The limit of speed on a curve, according ta the author, 
should be equal to the square root of the radius of the curve, 
and this seems to work out at a safe figure for all curves. 

When surveyors have to make a choice between two routes 
on any line, it will be well for them to remember that the 
shorter route, if it involves much grade work, may be the 
cheaper to construct, but may be much more expensive to 
run, than the longer and more level route, for every 1 per cent. 
of up grade requires another 22 lbs. per ton of tractive 
effort, and acceleration is correspondingly slower ; but g 
rolling country may be taken as offering the same schedule 
as a flat road, as the inclines are not severe, and good 8 
can be made on the reverse sides. 

We are beginning to find out in England that our motors 
have been chosen with little regard for the weight of 
the car to be propelled, and for the cunditions of 
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gervice. There are very few roads running on which it 

would not be possible to make a considerable saving by 
re-winding the motors for a faster or slower speed, as the case 
may be. 

For the proper determination of motor size, especially on 
long interurban routes, a preiminary study of the line is 
needed. It is necessary to know the schedule speed, length 
of round trip, weigbt of car, and average voltage. "These 
are all obtained essily, but, it is not such a simple matter to 
ascertain correctly the number and the average length in 
time of stops per round trip, from which is fixed the average 
length of run without a stop. On this figure depends the 
heating characteristic of the motor. 

Mr. Potter strongly recommends the use of four motors 
on a double-truck car. In fact, he states that, if the grades 
exceed 5 per cent. (1 in 20), or the rate of acceleration 
exceeds 1:75 miles per hour per second, or if there is snow 
to contend with, four motors are essential. 

* Two-motor equipments may be expected to have an 
advantage in requiring less attention and maintenance, and 
a slightly higher efficiency, but other things being equal, 
four motors of the same total horse-power rating will perform 
the same schedule with the same weight of train with less 
temperature rise, or perform a faster schedule for the same 
temperature rise, since the total radiating surface of the four 
motors is greater.” 

If the route and climatic conditions are such that a two- 
motor equipment will maintain the schedule satisfactorily, 
it will be found the cheaper equipment ; but, even then, it 
may be that the units required are so large that they cannot 
be Heu into the allotted space, and four motors have to 
be used. 

Wherever four-motor equipments have been tried in 
England they have been given no chance against two 
motors, because they bave been made too large, and the 
current consumption has frightened people. It is natural 
to expect a slight increase in the consumption of energy 
over two motors even when the four motors have been 
chosen properly, but the advantages gained on a heavy road 
will be found to outweigh all the disadvantages. 

Interurban service combines very short runs between 
stops in towns, and long rans in between; and, as one 
motor cannot run at its maximum efficiency under both 
conditions, а compromise has to be made, and motors are 
made, like boots, in so many sizes that no difficulty need be 
M in getting one to fit the conditions sufficiently 
nearly. 

We have had no occasion to collect currents much over 
150 amperes by a trolley wheel, but in the States the trolley 
has been found capable of collecting 200 amperes at 60 
miles per hour, 400 amperes at 30 miles per hour, and as 
much as 800 amperes at 10 miles per hour. 

The fact that it sticks to the wire at such speeds is suffi- 
ciently surprising. ‘Trolley wheels for such service run to 
6 in. or 7 in. in diameter, whereas we are content with a wheel 
of about 4 in. diameter. 

With speeds up to 60 miles per hour and currents up to 
800 amperes the unevenness caused by the ordinary trolley 
wire ear would induce destructive hammering and arcing, 
80 we do not wonder that the figure-eight section trolley wire 
was evolved, and is now used very largely in America, as it 
gives an absolutely smooth-running surface. 


CORRESPONDENCE. 


Tramcar Brakes. 


Mr. Boot sums up well, in the last paragraph of his letter, 
the idea we should have before us in training a motorman. 
“ Human nature is sure to do the thing which it is most 
accustomed to in an emergency.” Referring to some 
previous remarks of mine, another correspondent mentioned 

instinct,” Bat I did not use the word instinct. Instinct 
we have obtained during the process of our evolution by 
natural selection. But as tramcar driving did notin any way 
affect natural selection, instinct does not cause us to do the 
right thing in the case of a tramcar emergency. 


We have, therefore, to allow kabit to make us do what 
instinct would make us do in less artificial surroundings, 
namely, the right thing. The advantage of teaching drivers 
the exact working of a car is a doubtful one. It may 
occasionally be possible for a man who either is naturally a 
mechanic, or else has been trained as such, to save the loss 
of a journey by small repairs to his car. But a man of this 
stamp is not likely to be obtained at the wage usually paid 
toa motorman. On the other hand, a man who has no 
natural mechanical skill, and only the short training in 
mechanics that it would be possible to give a motorman, 
would be more likely to do harm than good if he started to 
tamper with a car. 

If the motormen have been thoroughly trained to use 
their brakes and controllers properly, the repair department 
should be able to send the cars out in such condition that it 
is not a common occurrence for a car to be brought. in during 
the day. 

The motormen and the repair department should have 
entire confidence in each other. 

The motormen should be able to feel that the cars are 
only sent out in reliable working order, and the repair 
hands should be able to feel that the cars are not unfairly 
handled on the road. , Е 

А great disadvantage of allowing motormen to do апу- 
thing to the cars, is that blame for a fault cannot be placed 
on any one individual. 

We have recently started a system for overbauling cars 
here which is, no doubt, used more or less in many other 
places. It has made a marked difference in the cars brought 
in for repairs during running hours. 

All cars that have been in service during the day are over- 
hauled each night. Controllers, brakes, trolley heads, sand 
gear, lamps and bells, are inspected every night. Other 
portions get inspected in turn at what are considered the 
necessary intervals, Each man has the same portion of a 
car to inspect each night, during the fortnight he is on 
night shift, so that the condition of the portion of the 
equipment allotted to him shows the result of his work 
at the end of his fortnight. The men are a good lot and 
well up in their work, and this system seems to give them 
more interest in their work. 

For instance, in the last two months there has been only 
one cage of a controller requiring attention during the day. 

A motorman can be taught to handle his controller with- 
out having to move a car. He can either be taken on toa 
car in the shed and the current cut off at the canopy 
switch, or a few controllers can be fitted up for teaching 
purposes. The barrel and mechanism of these controllers 
should be exactly similar to those on the cars. The contacts, 
however, need not be so heavy. These could be connected 
to a row of lamps down the front of the case, one for each 
notch, so that the instructor could see how the learner was 
using his controller. Several men could be taught at once. 
They would be kept on for a time putting on current notch 
by notch, and then cutting off. Asthey kept doing this the 
instructor would keep glancing along at the lamps, and 
could pick up any man who stopped between the notches or 
did not stop long enough on them. Various exercises could 
then be given them, and no man would be passed on to 
handle a live controller until he had shown that he would 
treat it properly. A man who handles a controller for tbe 
first time on. a car in service is bound to give the repair 
department some work to do in overhauling it. 

I think a little training of this kind would be more useful 
for motormen than cleaning or repairing. 
| | Н. B. Phillimore. 
Corporation Electricity Works, 

Southend-on-Sea, 
December 8th, 1909. 


New Single-Phase Alternate Current Motor. 


In my letter dated October 28th I gave you to understand 
that I would shortly be in a position to publish some results 
of tests on the latest, and I now think final, type of my new 
single-phase alternate current motor. I am to-day in a 


position to redeem at least part of that promise. The motor. 


under test was designed to give 3 B.H.P. at about 1,500 
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revolutions per minute when supplied with single-phase cur- 
rent at 110 volts and 50 cycles. In order to allow of a 
correct appreciation of its performance. I may add that the 
diameter of the revolving portion is 8% in. and ite width 
34 in. measured over laminations. These dimensions will, 
I think, be found to closely correspond to those of a good 
=e E single-phase motor of the same power and 
speed. 

The starting torque and the possibility of varying the 
speed were more particularly investigated, the conditions 
under normal load having been previously tested on an older 
type and found satisfactory. | 

It was possible to run the motor at no load at any speed 
from zero up to just over 2,000 revolutions per minute, and 
I have no doubt that by suitably choosing the proportions a 
still wider range can be obtained. The motor can be very 
easily and almost instantaneously reversed. When loaded 
the speed can also be adjusted. 

No wattmeter readings were taken, as I could not get a 
suitable instrument in time; the power factor, however, 
seemed to be exceptionally good, as estimated by the amount 
of current taken by the direct-current motor driving the 
alternator, and from previous tests I have no doubt that it 
will be found to be equal to unity, at any rate for all loads at 
normal speed. Not a single feature in the least objection- 
able has so far been discovered. The appended table 
shows the value of the starting torque as measured on the 
circumference of a pulley 8 in. in diameter. In order to 
avoid possible errors due to spring balances, the motor was 
made to lift dead weights. The figures in the column 
headed н.р, at starting have been obtained by assuming 
the torque measured to be exerted at the normal s of 
1,500 revolutions per minute. The normal runningitorque 
on the circumference of an 8 in. pulley for 3 B.H.P. at 1,500 
revolutions is = 31°6 lbs. 


| 


bs. on 


Volte. Amperes. : bin. pulley. Pria. | Cycles. 

110 29 36 | 3:42 51 

105 54 59 5:6 50 ` 
110 99 114 10:8 52 


since the torque is still sensibly proportional to the current. 
I may add that the starting arrangements are of the simplest 
description and absorb no power, when only normal torque is 
required, an ordinary two-pole or single-pole switch is all 
that is necessary. | | 
Val. A. Fynn. 


[ The results set forth by Mr. Fynn are exceedingly in- 
teresting, and appear to give promise of a great step forward; 
it is unnecessary to emphasise the enormous importance to 
the whole industry of the introduction of a variable speed 
single- phase motor with large starting torque and high 
power factor.—Eps. ELEC. REv.] 


A Remarkable Lightning Conductor © Earth." 


A few weeks ago I was asked to examine the lightning 
conductor of & church, the earth connection of which I had 
previously tested for resistance, and found it to be over 
2,000 ohms. 

On excavating I met with a connection (or rather discon- 
nection) of a kind which I have never before seen, and 
therefore had the accompanying photograph taken. 

The conductor, with its “earth,” was erected in 1880, and 
the latter had not been disturbed in the meantime. 

As will be seen from the photograph, the copper rope had 
been lead into a small circular chamber. This earth 
chamber,” which was perfectly dry, and situated about 6 ft. 
from the tower, measured 2 ft. 8 in. in diameter, and 3 ft. in 
depth; it was built of oddments of Bath stone (not cemented 
together), and left hollow, and was covered with wood, 
which by now had become thoroughly rotten and hidden by 

rass. 
: The copper rope was composed of seven strands, each of 
7118 from the tower to the ground level. From the ground 
level to the hole it was reduced to five strands, and conveyed 
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іп ап earthenware pipe through a hole in the top of the 
chamber, where it was fixed with a brass saddle. From this 
support the strands were spread out separately, and in‘ such 
a manner, as to suggest that at one time the! chamber con- 
tained water, although the pipe containing the rope was not 
used for drainage purposes. „1 

On reference to the photograph, it will be noticed that there 
are more than five strands spread out in the chamber. This 
is accounted for by an additional short length being twisted 


A REMARKABLE “ EARTH.” CONNECTION. 


in with the others, as though to inorease the number of 


points. l 
Eight inches below the bottom of the chamber—which 

was not lined with stones—I came upon a piece of wood, 

which, on being tapped with a spade, gave a hollow sound, 

This, I was informed, was probably the lid of a coffin. 

If this were so, it is difficult to understand how water 

could ever have been stored in the chamber ; yet there can 


be no other explanation for so extraordinary an earth a 


nection. | | 
E. G. Tillyer, A. I. I. E. R. 


Edinburgh Eleetricity Works. 


` I notice in the ELECTRICAL. Review of December bth an 
article on the Manchester electricity underteking. This 
refers to some of the Edinburgh figures, and states that the 
price for public lighting has been increased, tut this is not 
the case. The price has for the last two years been £13 
per lamp per annum, including all coste. 
| Frank A. Newington, 
Resident Electrical Engineer. 
Edinburgh, December 9th, 1902. 


Single-Phase Electric Railways. 


We think it possible that the remarks which Mr. Swin- 
burne made on the subject of electric railways, in the able 
address which he delivered before the Institution of Electrical 
Engineers last Thursday, may tend to cause some miscon- 
ception in the minds of those members of the profession who 
had the good fortune to be present, for which reason we 
venture to address you on the subject. ' 

Mr. Swinburne, iu referring to this question, very properly 
pointed out, on the one hand, the particular suitability of 
single-phase alternating currents for working long railways, 
and, on the other hand, the difficulty of obtaining a variable 
speed by the direct employment of single-phase motors. To 
overcome this difficulty, he proposed the use of speed-redncing 


gear on the Cataract system, This, we believe, ig well known 
to mechanical engineers, and has been tried fot motor oar 
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and other purposes, but without suocess. ' It 
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that the quest of a satisfactory mechanical speed-reducing 
gear has for many years engaged the minds of a large 
number of mechanical engineers, not only for motor cars, 
bnt for transmission gearing for other machines, and if that 
quest has mot resulted in the employment, even for small 
powers, of the Cataract system, with its cylinders, pistons, 
stuffing boxes, valves, eccentrics, connecting rods, bearings, 
&c., it would appear that there is even less hope for it in the 
case of such large powers as are used for electric railways. 

It occurred to us as strange that the President did not 
direct the attention of the electrical profession to the work 
hitherto done by Ward Leonard and others in providing means 
of varying the speed electrically, and to the possibility of 
still further improvements in this direction. But it is to 
be remembered that the President particularly stated at the 
opening of his address that it was his intention to prophesy 
not what ought to be done, but what ought not to be done. 

Geipel & Lange. 
Westminster, December 9th, 1902. 


_ PHYSICAL SOCIETY. 


At a meeting held on November 14th (Prof. S. P. Thompson, 
President, in the chair), a paper on “ The Theory of the Aluminium 
Anode,“ by W. W. TaxLon aod J. K. H. INdLIs, was read by Mr. 
Incuis. Aluminium is very slowly acted upon by dilute sulphuric 
acid, even at moderately high temperatures. With dilute bydro- 
chloric acid the action is violent, and it is found that if a little 
hydrochloric acid or soluble chloride be edded to dilute sulphuric 
acid, the action is as violent as with bydrochloric acid of the same 
concentration. It has long been known that, when an aluminium 
electrode is employed as anode in a solution of a sulphate or sul- 
phuric acid, there is a very great resistance offered to the current, 
and that this resistance is due to a film which separates the elec- 
trode from the solution. If the aluminium is tbe catbode, or if 
other acids are substituted for sulphuric acid, this great resistance 
does not exist. It seems probable that the two phenomena are 
related, and that the film is also the cause of the slow action of 
sulphuric acid ou aluminium. The influence of potassium chloride, 
bromide, nitrate, acetate, chlorate, and thiocyanate in various con- 
centrations was investigated, and the authors conclude that the 
presence of certain ions enables a Jarge current to pass through the 
cell. The reason seems to be that the film of aluminium bydroxide 
with wbich tbe anode is covered is permeable to certain ions, but 
impermeable to others. The anomalous behaviour in sulphuric acid 
would then be due to the impermeability of the film to tbe БО,” 
ions, and also to the Al’ ions. This explanation ів in accord with 


the fact that reversal of the potential difference acting upon the 


cell immediately causes a current to pase, the film being permeable 
to H' ions. The theory is confirmed by a series of experiments, in 
which the peculiarities of the aluminium anode are reproduced by 
means of а platinum anode coated with a film of aluminium 
hydroxide. 

Dr. LEHFELDT said that the lires of explanation were probably 
correct. 
The CHAIRMAN called attention to one of the experiments de- 
ecribed in the paper, in which a potential difference of 50 volts 
applied to a cell with a membrane of aluminium hydroxide 
between the electrodes produced a current of 0:07 ampere, and 
asked what the current would bave been if the voltage had been 
reversed. i 

Mr. CAMPBELL said that if an alternating E.M.F. of small magni- 
tude was applied to the electrodes of a cell consisting of two 
aluminium plates immersed in strong sulphuric acid, the electro- 
static capacity cf the cell was large, but if the E.M.F. was increased, 
the capacity fell considerably, and then did not recover on reducing 
the applied E. M. F. till the cell bad been allowed to rest for some 
considerable time. He asked for an explanation of this phe- 
Domenon. | 

Prof. AYRTON asked tbe authors whether the rectifying power of 
an aluminium anode was a question of resistance or of back E. M. F. 
He said that if an aluminium anode and a lesd cathode were placed 
ia a solution of Rocbelle salt, and an E.M.F. applied for about an 
hour, it was then impossible to send a current throngh the cell even 
by increasing tbe E. M. F. to 120 volts. If such a cell were used asa 
rectifier, a black deposit was formed on the aluminium plate, which 
remained constant in weight. If a direct current was sent through 
tbe cell, a white deposit was formed, and the aluminium plate lost 
in weigbt. ' N 

Mr. Incuis, in reply to the Chairman, said that, in the particular 
experiment referred to, a reversal of the E.M.F. would have given 
а current of about 30 amperes. In the experiment mentioned by 
Mr. Campbell, the explanation might be that when the E.M.F. was 
large, the ions could permeate into the interstices of the film, and 
produce an effect corresponding to a diminution of electrostatic 
capacity. He thought that the power of an aluminium anode as a 
rectifier was due to increased resistance, and not to back EMF. | 

A paper on “ 4 Determination of the Ratto of the Specific Heate at 
Constant Pressure and at Constant Volume for Air and Steam,” was 
teadiby Mr. Mackowxn. The method employed in this paper is 


similar to that used by Lummer and Pringsheim, апа consists in 
allowing the gas under investigation to expaud adiabatically, and 
measuring fhe lowering of temperature caused by such expansion. 
The author's value for the ratio of the two specific heats in the case 
of air is 1:401. The results for steam, deduced from two series 
of experimenta, were 1:307 avd 13301. 

Prof. CALLENDAR congratulated the author upon the good agree- 
ment of the results of a difficult experiment. 

On November 28th (Prof. S. P. Thompson azain in the cbair). 
Prof. PERRY read a paper оп“ A Slide- Rule for Powers of Numbers.” 
In 1895 Prof. Perry made slides to assist in computing эн”, where m 
and » are any numbers; he has recently found that the method is 
very convenient and sufficiently accurate for gas and steam- engine 
work. In the rule exhibited, the D line is replaced by a scale such 
that the distance from the mark 10 to the mark m representa log 
(log m) to the same scale of measurement as that to which the dis- 
tance from 1 to ^ on the C scale represents log ». The values of 
m range from 2 to 1,000, and those of » from 1 to 10 or from 1 to 
`1 used backwards. The author showed Low, with one opera- 

a 1 


tion, the rule could be used to find the value of m", m, and the 


logarithm of any number to any base. If the answer on scale D is 
less than 2 or greater than 1,000, or if tbe exponent n js negative, 
indirect methods involving two operations are necessary. The 
use of the log log scale was described by Roget in 1814. 

Mr. HARRISOR called attention to a further addition—the intro- 
duction of a log (—log) scale, which increased the range of tbe 
instrument by making it possible to deal with numbers from a 
small fraction upwards, with the exception of an unavoidable gap 
near unity. It also made it possible to directly evaluate a quantity 


like a. The proportionate accuracy was exactly that which was 
justified in dealing with experimental numbers liable to a per- 
centage error. 

Prof. Еуввитт raid that the- slide-rule exhibited by Prof. Perry 
would be useful for people constantly engaged in raising numbers 
to strange indices. 

Mr. Boys remarked that the device employed by the author for 
dealing with powers of numbers was perfectly well known, and the 
log log scale was usually referred to as the P line. He admitted 
that the P line was not so much used as it should be, and hoped 
that the paper would serve a good purpose in drawing attention to 
it. He thought, however, that working with gas and steam 
engines Lanchester's rule was eminently suitable for dealing with 
cases in which numbers had to be raised to fractional indices. He 
disagreed with Prof. Perry in his assertion that the ordinary D line 
was leas used than tbe others. 

Prof. GREENHILL tbought it would be better to preserve the D 
line, and replace the C line by the log log scale. 

Mr. CooPER supported Mr. Boys and Prof. Greenhill with refer- 
ence to the D line, and said he thought it ought not to be abolished. 

The CHAIBMAN said an exponential rule was а very useful thing 
in dealing with some of the calculations connected with alter- 
nating currents. 

Prof. H. L. CALLENDAR exhibited a '' Lecture Experiment for the 
Determination of the Mechanical Equivalent of Heat. The experi- 
ment was carried out with a modified form of the apparatus 
exhibited and described by Prof. Callendar atthe meeting of the 
Physical Society beld on June 20th, 1902. The value of J deduced 
from the experiment was 4'22 joules per calorie. 

The CHAIRMAN expressed his interest in the раш and the 
experiment, and taid that a few years ago he would have been sur- 
prised at the possibility of determining J in 10 minutes. IIe 
thought, however, it was more surprising that it was possible to 
determine in front of an audience temperatures to within , C. 
This had been rendered possible by the introduction of the platinum 
tbei mom eter, and he felt that Prof. Callendar bad had a large ehare 
in bringing that instrument to its present state of perfection. 

The Society then adjourned until December 12th, 1902. 


THE USE OF SPECIFICATION FORMS IN 
DESIGNING DYNAMO MACHINERY, AND 
THE DESIGN OF A ROTARY CONVERTER. 


By H. M. HOBART. 


(Concluded from page 930.) 


THE next four sheets, 17, 18, 19 and 20, are devoted to 
losses and heating in armature, commutator, collecting rings 
and field spools respectively, and they are arranged in a 
uniform manner, the calculation of the losses occupying the 
upper half of each sheet, and the lower half conteining the 
corresponding heating calculations. ‘These four sheets give 
all the data required for making the efficiency calculations on 
sheet 21, wherein are set forth, in clear groupings, the 
variable and the constant lost es, this arrangement facilitating 
efficiency caloulations for different loads. 

‘Calculations for the binding bands, and relating in general 
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to the’ peripheral i centrifugal forces, are arranged on sheet 
r re 
‚. Sheet 23 contains a list of the materials entering into the 


construction of the various parts, and the following two 
sheets, 24 and 25, give data relating to weights and costs. 


These arè, for the illustrative example, only partly filled out. 


The series concludes with three sheets, 26, 27 and 28, con- 


taining some of the curves employed in the calculations, 
thus effecting a saving of time, and a definiteness as to the 
underlying assumptions, not otherwise readily obtained. 


Anaro: Loesm. 


ARMATURE Correa Loss 
^ Resistance of the winding from + to — at 60°C.—cohms | 0089 | | | 
Resultant amperes in winding магу ent.. 7. 1) I s90 | | | 
Watts lost in armetare copper at 60° O. Ses i 
Oonz Lom, 
Weight of the armature teeth —kilogrammes , 
Weight of the ermatare core—kilogramoes ... 8 
Total weight of armatare laminstions—k;logramees ... 
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Air friction in per cent. of o.g. 
Air friction in watis 


O AMxATURE TEXPSRATUAE l»cumAsa. 


Апвмаге copper lost ... 
Armetare iron be . 
Total armatare los — RES 
Oircomference (dime) ase 

Trial length of the winding (decimetres 
Periphera) surface (eq. decimetres "m 122 
‘Watts per square decimetre of peripheral surface 
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Total temperatare increase b meagurement of resistance 
Alter attaining constant temperatare ? ... Er : 
onding number of boure roo st full loed 


Cosnsotatros Losszs. 


Normal brash thickness (mm. 
Length of brush contect erc (mm. 
Width of dDreab (mm. ‘see "S 
Contact surface per brosh (square сла) ... 
Number of brashes per po RN 
Total number of peditewe bruahes ... tae T 
Contact surface of all positive broshes (sq em, 
Correct elrength of tbe machine .., 822 5 
Amperes а, om. of brush contact surface... 
( ) __Revietanoe per sq. em. of brush contact sarfece (obms 
Brush contact resistance (positive plas pegetive) . 
Voltov» drop at brush contacts (positive ples pegative) .. 
с? Ives ut brurb contact (positive plus negative) ., 
Total contact earface of breshes (positive ples л ive)... 
Rrush pressure (kuogrammes per sq. cm. 554 eos 
Total brush preasore—kilogrammes ves "m i 
Friction coefficient oe m" — Tm 
EiTectve component of brosb premure— kg 
Diameter of commotator—metres ... 
Revolutions per ond ... es on Vee 
Peripheral speed of commutator in metres per eacond 
Prusl friction in kilogrammetres per escopd TE 
Erosli friction hoes in watts (9:81 watts = ] kg.-metre per sec. 
T. C'R lom at bruab contecte——watts ... 
Allowauce for stray lomee— watt ... 
Total commutator jose— wets 
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“Total eommotator l 
C. cunference—denmetres TDI eee 
7 Length of oommotator surfece—decimetres 2" 
——— Cyle*lzicnl surface of commutator—eq. deoimetres 
Pcripberal speed of commutetor—metres per second 
Watts per square decimetre of cylindrical басе... — . 
Temp. їпогеме in dega. Cent. per watt and equare decimetre 
Total temp. increase at tbe peripheral surfaca 
— After attaining constant temperare? — — 22 
Corresponding number of bours ran at fall Кей... 
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It will be objected that this arrangement of sheets 
involves much repetition, and this is certainly the case, as it 
has been so planned that the calculations on each sheet 
shall be fairly independent and self-contained. For it very 
frequently occurs that the special subject of, say, commu- 


tators, comes up for consideration. This would require 
sheet 7 for mechanical dimensions, 11 and 18 for marking 


XVIII. 


constants, and for losses and heating, and perhape also 99 


with reference to the peripheral centrifugal stresses, The 
much discussed subject of sparking often calls for com- 
parison of many machines, and for this purpose a report, 
made up exclusively of the calculations on sheet 11 for a 
number of machines, is extremely instructive and valuable. 
The responsible designer can hardly ever personally make 
the calculations, but by the use of these sheets, he can 
quickly scan the design, and detect deviations from his 
instructions. This alone amply justifies the entering up in 


Bum XIX. 

Couusoroa Rive Lossse. а в |а| р 
Normal brush thickness ——— j| 
rth of brash contact are ose 11 J] | 
Width of brash „„, 2 " ee s] 195] [7 
Cross-section of the contact surface per brush sJ eof [ | 
Number of rings... . ee e e 0] 9] Oo 
Number of brushes per riz 3 e o el) e | ЕЕЕ 
Total contact sarface of all brusbes per ri i au 44 1 - L 
AD per oq. centimetre of brash contact surface . . 18 | | | 
( ) Diameter of the collecter rings—orntimetres „38 {| |] 
Peripheral speed of tbe collector ring mc... | 18 | | | 
Brosh pre kilogram mes per sq. cm „| orf [d | 
Brush contact resistance per ring ... —[wes|" | 
Volta drop at brash contact— per ri HEIENE 
cen iom et brash contect—per ring m efl | 
Total cen lom at alj the brosh contacta . „||| [| | 
Total brush premure—kilogremunes „| waj TT 
( ) Brush friction loas— watta (9:81 watteesj.kg.-metreperes.){ 630 | 1 
Tota! lom at the collector ringe—watts ... : ... | 1670 | | | 
otal To ee ERR ERR 
Circamference (decimetres es ә v5 e 130] |] 

Total width of the collector rings (decimetres) .. — | | 

Dylindrical earface of age (eq. dm.) ... [|] 1- | 
Жаца per sq. decimetre of cylindrical surface REN IDE ae 
Temp. increase in deg. Oent. per watt and per sq. m... 8 [| | | 
Total temp. increase of the cylindrical ме ... ..| ОС] | | 
After attaining constant temperstare? ... ... | Ye | | | | 
Corresponding number of hours run at foll load. ... f= | | | 
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the printed specification form of almost every step in the 
calculation, as the assistants, finding it far quicker to follow 
along from item to item on the specification itself, refrain 
from making calculations on separate sheets of paper, and 
when modifying their calculations as the study of the new 
machine proceeds, are much less likely to commit one error 
after another, as so often happens by other methods. 
Unfortunately, also, the exigencies of the work often require 
assigning important designing work to inexperienced men, 
and in such cases facility in designing is far more quickly 
acquired than by any other method known to the writer. 
The presence of the complete set of sheets by no means 
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“3 necessitates calculating every constant, and this would slightly different conditions, or to ascertain the most 
= rarely be done, even for final designs; but fairly complete desirable modification to make in the design for meeting 
calculations are very desirable, as they often disclose these special conditions. This work is greatly facilitated 
unsuspected difficulties and objections which are otherwise when one has on file complete specifications; one merely 
discovered too late. And after all, if a machine is worth runs through the calculation in a parallel column. Very 
being built, it would seem to be short-sighted policy to refrain many firms, however, in such a case, either have to make & 
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represents the outside value of the time of the average 
assistant in working through the specification as a perma- 
nent record of the completed machine. In the preparation 
of а set of working drawings for a dynamo or motor, the 
time of two or three draughtsmen for a couple of weeks or 
more, and a good deal of the time of an engineer for an 
equal period, is required, but it has generally been con- 
sidered that the electrical and magnetic calculations are not 
of a nature to justify more work than that represented by a 
few sheets of more or less superficial calculations, and the 
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data of these calculations, of which any permanent record mental estimate from lack of the necessary time or staff for 
is made, are still more meagre. A great part of the work of figuring out the constants of their standard machine, or, 


most designing offices consists in ascertaining what a given even when they have the time, the labour and inconvenience 


machine will do if reproduced without change to meet 


is far greater than when a complete file of calculations is 
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available for all the designs they have made. Then, again, 
in working out lines of machines, calculations arranged in 
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Ampere-tucns per centimeter 


Fig. 3.— SA TURATTION CURVE FOR CasT-IBON. 


' 
very valuable for reference. In designing a new machine, 


one generally works it along roughly in the first column 
until enough undesirable features have appeared to show the 
way clearly to a better design. This is begun in the adjoin- 
ing column, and gradually a correct design is evolved. It 
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Fig, 1.—SaTuRATION CURVE FOR FORGINGS AND SHEETS FROM 
WROUGHT-IRON AND STEEL. 
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Еа. 2.— SA TURATION CURVE ғов CAST- STEEL. 


is by no means the intention that one should begin on the 
first sheet and calculate steadily through to the last. One 
works at, will at whichever portions and in whichever order 
appears to one most rational or natural; in fact, one of the 
main advantages of such a complete specification is to 
relieve the mind of a maximum of strain and annoyance; 
the cost of printing the sheets is comparatively trifling, and 
it is a great relief to feel certain of finding provision made 
for every contingency. | 

It is believed that впсһ specifications should be very useful 
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JECTIONS. 


rallel columns lead to much more satisfactory resulte, and to manufacturers, to consulting and designing engineers, and 
such tabulated arrangements for numbers of machines are to technical institutions. | | 
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i LEGAL, 


Sanpown Gas AND COKE Co. v. Ізгв oF WianT ELECTRIC 
Lica? AND Роуев Co. 


A DECISION of considerable importance to electric and otber com- 
panies was given by Judge Percy Gye at a recent sitting of the 
Isle of Wight County Court. The Sandown Gas and Coke Co. sued 
the Isle of Wight Electric Light and Power Oo., who are the sole 
promoters of electrical works for public lighting in the island, for 
£22 odd, the price of 110,000 cubic feet of gas, estimated to have 
escaped from the gas company's main through a service pipe having 
been fractured, it was alleged, by a pickaxe used by one of the 
defendant company's workmen when excavating the road at San- 
down for cable-laying. The gas company’s complaint was that no 
notice was given to them of the damage having been done to the 
pipe, with the result that they did not discover the leakage until 
six months after the electric cable had been laid, hence the great 
loss of gas. The electric company admitted havirg paid for the 
damaged pipe, as they werein the habit of paying all small claims 
of that sort to avoid bother and friction, but they repudiated 
liability for loss of gas, submitting that they had discharged their 
legal obligation by giving due notice of their intention to break up 
the road and thus affording the gas company the opportunity of 
exercising their powers of superintending the works to see that no 
damaged pipe was allowed to remain. Contributory negligence in 
failing to exercise those powers, it was submitted, precluded the 
gas company from recovering for loss of gas; but his Honour said 
he could not accept that view. He had, he said, come to the con- 
clusion, though not without some doubt, that the Electric Light 
Co. were responsible for the damage and loss, and he therefore gave 
judgment for plaintiff for £15 and costs. The defendant company's 
solicitor said that as far as they knew, the case was unique, and as the 
decision was a serious one for them and other companies, he asked 
leave to appeal. His Honour said he would consider any point 
Bubmitted in writing. 


SALES Co. v. County or LONDON AND Васгзн Co. 


Тев Sales Co. of Wilson Street, E.C., claimed £20 damages from 
the defendants for failing to supply electric light within time 
arranged by contract. Plaintiffs had in consequence to introduce 
gas lighting, for the cost of which they now claimed. Defendanta 
pleaded that it took a long time to obtain the necessary permission 
from the Shoreditch Borough Council, but Judge Lumley Smith, at 
the City of London Court, found that there had been unreasonable 

delay, and awarded plaintiffs 10 guineas with coste, refusing leave 
to appeal. 


Rivar. CONSULTANTS IN COURT, 


We are indebted to the City Press for a report of the following 
most interesting litigation between two firms of consulting elec- 
trical engineers. The action was heard in the Lord Mayor's Court 
on December 5th, before Mr. Bosanquet, K.C., Common Serjeant, 
and a Jury:--Meesrs. Harrap, Hewitt & Duflield, consulting 
engineers, 5, Budge Row, sued Messrs. Stevens & Barker, electrical 
engineers, Maidstone, for £50, which, it was said, the defendanta 
had agreed to pay in consideration of the plaintifís refraining from 
competing with the defendants in obtaining the post of consulting 
engineers to the Maidstone Corporation. The plaintiffs did refrain 
from such competition, and the defendants obtained the position. 
The defendants denied making such an agreement, and said that, if 
made, it was an illegal contract, and against public policy. Mr. 
Blackwell (instructed by Mr. Bulbeck) was counsel for the plaintiffs, 
and Mr. Lewis Thomas (instructed by Mr. Paterson) for the 
defendants. Mr. George Thomas Harrap, member of the plaintiff 
firm, said that in April there was a project on foot by the 
Maidstone Corporation for an installation of electric light. An 
interview took place with Mr. Stevens, of the defendant 
firm, who said he thought that their firm had every prospect 
of securing the appointment of consulting engineers to 
the Maidstone Corporation. It was said that the engineer's 
scheme then under consideration would not be proceeded with; 
that they had a number of friends upon the Council; and that 
if the plaintiffa stood out they (defendants) would secure the posi- 
tion. He (witness) said they were not anxious about it, and, as 
they had a great deal of work on hand, they would be pleased to 
assist the defendants. Mr. Stevens then stated that they would 
give the plaintiffs a retaining fee of £50. The defendants were to 
be at liberty to say that the plaintiffs had withdrawn their name, 
and they (plaintiffs) were to be allowed to say that they were 
assisting in the matter. 'The defendant firm obtained the position, 
and carried out the scheme. Plaintiffs did not press for payment of 
the £50 at once. Other works in which they were acting as con- 
sulting engineers were in progress, and the . defendante were 
carrying out the work. Upon their eventually asking for payment, 
Mr. Stevens first said that they had not received any money from the 
Corporation, and ultimately refused to pay. The defendant, Mr 
William Arthur Stevens, said he never asked the plaintiffs to 
refrain from competition. Their firm were asked to submit a 
scheme, and there was no question of competition. The scheme 
submitted by the firm was adopted by the Council, and had been 
carried out. He never promised payment of £50 to the plaintiffs. 
He called upon the plaintiffs in regard to other work at the time 
the Maidstone Corporation gave their decision with regard to the 


electric lighting scheme. He told the plaintiffs of this, and sug- 
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gested that, if they required their (plaintiffe’) help, which was 
probable, they would give them a retaining fee of £50. Their 
assistance, however, had not been required. The jury found a 
verdict for the plaintiffs. 


BipErFoRp U. D.C. v. BIDEFORD AND WrstwaRp Ho AND 
APPLEDORE RAIL WAY Co. 


Mr Justice Sw NEX Hapy, in the Chancery Division on Wednes- 
day, heard a summons by defendants asking that the action might 
be stayed on the ground that the matter in dispute must be settled 
by a referee appointed by the Board of Trade. The British Electric 
Traction Co, who were carrying on the works for the company, had 
been joined as defendants. The plaintiffs’ action was for a de- 
claration that the railway company was not authorised by Act of 
1896 to lay down a double line of railways along the Quay at Bide- 
ford, and for an injunction restraining the railway company from 
constructing a double line, and from permitting it to remain on the 
Quay, and from trespassing on the roadway, which was vested in or 
under the control of the plaintiffs. His Lordship, after hearing 
arguments, ordered that the case should proceed in order to deter- 
mine whether the plaintiffs were bound to give their consent to the 
construction of the double line, or were entitled to object to it by 
reason of their interest as owners of premises abutting on the foot- 
path, and to determine the defendants’ liability, if any, for damage 
sustained by the plaintiffs for wrongful acts committed by the 
defendants. 


RIVER PLATE Evrctrric AND Traction Co., Lro., 


In the Chancery Division of the High Court of Justice on Tuesday 
last, Mr. Justice Byrne, in this case, heard a petition by the com- 
pany and its liquidator for the sanction of the Court to a scheme 
of arrangement between the company and its unsecured creditors. 

Mr. VERNON said the scheme was, that each unsecured creditor 
should receive, in full satisfaction of all his claims and demands as 
an unpaid creditor, fully-paid ordinary shares (omitting fractions 
of a pound) for the amount of his debt. ‘The scheme was embodied 
in an agreement of July 14th, 1902, made between William 
Thomas Weston of the one part, and the City Safe Deposit and 
Ageucy Co. of the other part. Mr. Weston was receiver and 
manager appointed by the Court in a debenture holder's action 
brought to enforce the security of the debenture holders in the old 
company. The claim did not affect the secured creditors, who had 
been otherwise dealt with. An agreement had been sanctioned by 
the Court whereby Mr. Weston, as receiver and manager, sold the 
whole of the assets to the City Safe Deposit and Agency Co., partly 
for debenture stock in a company proposed to be formed. 

Mr. Justice BYRNE adjourned the petition for a week, and 
directed a meeting of shareholders to be held next Monday in order 
to get their approval. 


Tur Patent ExPLOTTATIOR Co., LTD., v. SIEMENS BROS. & Co. 


Тнк hearing of this appeal before Lords Justices Vaughan- 
Williams, Sterling, and Cozens-Hardy was resamed, and on Tues- 
day, at the conclusion of the arguments, their Lordships reserved 


judgment. 


BUSINESS NOTES. 


Art Metal Fittings, —We mentioned a few weeks ago 
the new showrooms which had been opened by Art Fittings, Ltd., 
at 112, Victoria Street, S.W. The firm considered that there was a 
need for showrooms in London where good designs of metal work, 
electric light, and general art fittings could be seen in rooms 
decorated according to the several periods of design represented. 
It has therefore opened showrooms at the address mentioned in 
order to meet such a want, grouping the different designs of fittings 
in rooms decorated according to the Elizabethian, Georgian, 
Louis XV., Louis XVI., Flemish, and other periods. Attention 
should be specially drawn to an alloy known as Pewtal (registered), 
or pewter-aluminium, for the sale of which the firm possesees sole 
rights; it is a white metal, combining the beautiful colour of old 
pewter with the strength and lightness of aluminium. Although 
resembling both these metals, it is claimed to be without the dis- 
advantages found in either, and can be worked by hand with an 
artistic result and “ feeling ” equal to that of copper craftsmanship. 
Unlike pewter, it can be applied for fireplace canopies, and in the 
making of electric light fittings. The exhibits will be viewed with 
interest by all connected with the electric lighting and art metal 


work trades. 


E. C. C. Presentation.—A dinner and concert took 
place at the Beven Stars Hotel, Wolverhampton, on Saturday, 
when the conductor of the Electric Construction Co.'s orchestral 
band composed of gentlemen employed at the works— was pre- 
sented with a silver-mounted ebony baton. 


Medal.—Messrs. Johnson & Phillips have just beeu 
awarded a medal for their enclosed Ark lamps by the Royal 


Cornwall Polytechnic Society. 
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Electrical Wares Exported. 


WIE ENDING Dec. 10TH; 1901. WrEK mmprxa Dec. Отн, 1902. 
Adelaide  .. T .. Value Y Alexandris .. T .. Value n 


Amsterdam а Amsterdam .. .. ee 
Auckland. х2 F Vs 50 Auckland .. 855 25 "is 10 
Batoum i vs is .. 200 Beira. Teleg. mat, T .. 949 
Bombay  .. s s .. ) 189 Bombay  .. P s . . 241 
Boulogne s ЕР .. 86 Brisbane P A .. 79 
Buenos Ayres. Teleg. cable. 476 Buenos Ayres ee s . 298 
Caloutta  .. m v .. 992 Calcutta  .. "Р e 177 
» Teleg. wire 887 Cape TO m. 171 
Christchurch F 5% Sa 40 Channel Islands .. 29 .. 81 
Colombo is 88 .. 106 Cologne  .. р ex .. 180 
Copenhagen 81 Colombo. Teleg. mat. .. 


| 
oe ee [| ae ee 64 
» Teleg. cable .. 186 | Copenhagen ke we .. 150 
Dardanelles. Teleg. cable. 115 Demerara .. 2s ; 80 
Durban s 22 oe | Durban 


Fremantle .. c. si .. 140 | n Teleg. mat. .. .. 6,371 


Gothenburg s - 20 28 ; East London is s ie 42 

ji Teleg. wire Ps 22 , Fremantle .. es R .. 368 
Hobart "S Р es A 25 Gibraltar . 22 " . 100 
Hong Kong.. ee . .. 190 Hamburg. Teleg. mat... .. 500 
Melbourne .. А ЧА а 


Hong Kong.. s ia 
obe T n .. 210 


St. Petersburg. Teleg. mat. .. 2,000 Kob vs М 

Santos © ЕЯ аъ - 671 Melbourne $5 ade - 

Stockholm .. ne e T: 90 Nagasaki. Deep-sea cable . 4,077 

Sydney ue " ae .. 750 » Elec. motors .. . 986 

Wellington 79 | New York » 80 
5 Aerial cable .. 1,047 | Ostend 80 


35 Submarine cable 1893 ^ Perth.. t э» ee nh 50 
Port Elizabeth  .. s ,. 812 
Port Louis .. e “> ш 49 
Port Said 29 
Rosario E 29 i bs 78 
St. Petersburg. Teleg. wire 88 
| Shanghai .. ae as т 875 
Singapore s - 24 
Stockholm. Teleg. wire 185 
Bydney РА КР wi. . 105 
Teleg. cable .. .. 192 
Toronto " "e "e 2s 68 
Valparaiso .. 
: Wellington es 188 
Yokohama . 842 
£18,484 


Total .. 49.852 | Total 


— 


Foreign Goods Transhipped. 


Gothenburg. Elec. appar. Value £45 


Bankruptcy Proceedings.— Under the failure of 
William P. Durtnall, electrical engineer, of 85, Finsbury Pavement, 
E.C., and Caversham Road, Reading, the adjourned meeting of 
creditors was held last Tuesday at the London Bankruptcy Court 
before Mr. Burgess, Assistant Receiver. The particulars of the failure 
appeared in our issue of November 28th. A resolution was now passed 
forthe estate t» be administered in bankruptcy by Mr. E. H. Hawkins, 
incorporated accountant, 3, Barbican, E.C., acting as trustee, with 
the assistance of the following committee of inspection, viz , Mr. 
E. Sheppard (Simplex Steel Conduit Co., Ltd.); Mr. J. W. Rook, 
manager and director of the Sloan Electrical Co., Leid.; and Mr. 

. E. R. James (R. W. Blackwell & Co., Ltd). The following are the 
principal proofs lodged by creditors, viz.:— 


Blackwell & Co., Ltd. v s e — .. £6611 8 
Essen, John .. D zs ws 2: s s% 10 0 0 
Mason, P. (trustee under deed of assignment) .. 222 15 8 
Simon, Berry & Co. xs PA ae M FR 81 4 2 
Union Electric Co., Ltd. .. v A we 85 187 10 3 
Western Electrie Co. me vis -" «s ne 46 9 8 
Simplex Steel Conduit Co., Ltd. NS E us 108 6 0 
Hands, Ltd. .. 92 ca ж ве © - 59 4 6 
Geoffroy & Delore .. - T sje TS as 47 4' 1 
Pinching & Walton.. T as - "E T 13 8 2 
Bloan Electrical Co., Ltd. m es ss T 37 11 9 
Brown & Sons, David m © © Vs 5% 85 16 0 
Rowcliffe, J. B. »5 ер ss vs a ә 1411 6 
Goossens, Pope & Co. i as zs 85 SX 33 0 5 
Taylor, H. J., and others. T ae - i. 16 9 0 


Dissolutions and Liquidations.— The first meeting of 
the contributories of the Electric Railways Co., Ltd., was held last 
week at Winchester House, E.C. Mr. G. S. Barnes, the official receiver, 
made a lengthy and detailed statement in regard to the affairs of 
the company. The Paddington & Kennington Oval tube railway 
scheme had to be abandoned because the company was unable to 
obtain sufficient financial support to enable the directors to satisfy 
the Parliamentary Committee. Mr. Barnes was appointed liquidator 
of the company. . 

Creditors of the Telegraph Manufacturing Co. must send details of 
their debts, &c., to the liquidator, Mr. W. H. Alexander, 24, North 
John Street, Liverpool, by January 20th next. . 

Messrs. C. Lang, A. W. Staveley and J. H. Parsons (Gent's Berlin 
Manufacturing Co., manufacturing electricians, of 40—41, Upper 
Thames Street, E. C.) bave dissolved partnership. 

An extraordinary meeting of the Electrical Copper Co. will be 
held at Winchester Honse on 16th inst. to consider resolutions for 
winding ap. 

The British Electric Street Tramways, Ltd., is winding up 
voluntarily. 


Single Globe Euclosed Arc Lamps.— Messrs. Drake 
and Gorham, Ltd., have introduced a new pattern of arc lamp to the 
market to meet the demand for a lamp with a more brilliantly- 
lighted globe than the usual double-enclosure lamp with a large 
outer globe. For general use the illuminating effect. is not quite 
so good asthe double-enclosure lamp if the globe is in the line of 
sight, owing to the well-known physiological fact that a brilliant 
illuminant causes the pupil of the eye to contract, the remaining 
objecta therefore appearing darker. The very short burning life of the 
single-enclosure lamp is its greatest drawback; thie, we understand, 
has been largely overcome in the Jandus single-enclosure arc lamp 
by the application of gas cheche and chambers at the top of the 


globe; these details are covered by the Marks patents owned 


by the Jandus Co. By these means, it is claimed, the life of a 


single-globe lamp is greatly prolonged, although, of oourse, the 
burning hours of the Jandus double-enclosure lamp are not reached. 
In designing the single-enclosure lamp, the Jandus Co. have 
adhered to their usual mechanism, and the parte and fittings 
throughout are interchangeable, the only difference being in the 
frame carrying the globe, which is shaped to suit the special globe. 
For trimming the lamp, the milled nut at the top of the globe is 
rotated by one half turn. The globe and carbons can then be 
withdrawn by one hand, a most desirable point when trimming 
lamps from the top rung of a ladder or pair of steps. In the 
Jandus lamps all the parts are withdrawn bodily, and can after- 
wards be readily taken apart and cleaned from a position of greater 
security. The lamp has an extremely short overall length of 
2 ft. 6 in., and a diameter of lamp case of 5 in. It is made either 
for parallel or for multiple series working on all voltages, and 
contains the whole of the latest Jandus patented improvements of 
fireproof coils, special shunts to withstand the full voltage, and 
simplified mechanism: good working being guaranteed under any 
conditions for 12 months. We are informed that the Jandus Co. 
have supplied 25,000 lamps with this mechanism in Great Britain 
alone. The cases are finished either in dark art green or ivory 
white enamel], the darker colour being recommended for outdoor 
use. Either opal glass or enamelled steel reflectors are supplied, 
and there is a special reflector for shop windows. 


Catalogues and Lists.—The “S.R.” (self-replacing) 
inter-communication telephones for wall and table use are illus- 
trated and described in a new list (No. K 1,021) which bas been 
issued by the QBNERAL ELECTRIC Co. (1900), Lrp. This instru- 
ment consists of a micro-telephone, an induction coil, a call buzzer, 
special push button line selectors, and an automatic switch hook. 
The push button line selector is arranged so that the celection of а 
line is accomplished by simply pushing in the button corresponding 


to the number of the station required. This button when pushed 


right home connects the battery and sends the calling current to 
the line. When the pressure is removed it regains ite position 
slightly, disconnecting the battery, and leaving the instrument con- 


nected to the line selected. When the conversation is finished, and 


the telephone replaced on the automatic switch, the button that 
has been in use regains its normal position. If any one push 
button has been operated, and a second one is pressed in, the first 
regains its normal position immediately. 

Messrs. VERITYS' Circular No. 50 gives a number of illustrations 
and some particulars of the “Aston patent electric radiators. 
Several types are shown, the “ Kettle Drum ” being a particularly 
pleasing design. | | 

Messrs. OLIVER & Co., of Woolwich, have placed before usa сору 
of their new price list of electric arc lamps, in which their several 
designs and types of lam ps are illustrated and priced. Projector 
lamps, weatherhoods, winches, switches, resistances, coils, and 
various other parts and fittings used in connection with arc lighting 
are particularised, and we also note “ Nernst” light fittings, and а 
number of photographs showing Oliver arc lamps in public lighting 
service. We understand that Messrs. Oliver are at present engaged 
carrying out an extension of public lighting in the Strand, 
Trafalgar Square, &c , and aleo street lighting at Accrington, exten- 
sions to lighting at Walthamstow, Aldershot and Ilford; they 
have recently received an order for lighting some of the streets in 
Cape Town (S. A.). 

From the Tecnomasio ITALIANO CABELLa, of Milan, we have 
received some excellent illustrated pamphlets: describing their 
electrical measuring instruments, also саат нарида current dynamos 
and motors. 

We have received from Messrs. BEANLAND, PERKIN & Co., of 
Leeds, a circular and specimen box of their Burnley's Rozinal 
soldering paste. 

Pamphlet No. 135 issued by the B.T.H. Co. is devoted to the 
B.T.H. incandescent lamps. 

A price list of arc lamps has come to hand from Mr. G. BRAULIX. 
Open type continuous and alternating, also enclosed and inverted 
lamps are particularised ; resistances, winches, couplings and other 
accessorial parts are included. 

Mr. A. P. LUNDBERG has issued a number of illustrated advance 
sheets of his well-known switches, plugs, lamp adapters, con- 
nectors, &c. | 

Messrs. Loncstrerus, Lrp., of 4274, Btraud, W.C., who are the 
sole patentees and manufacturers of the Lithanode storsge bat- 
teries, have just issued to the trade some lists of their ignition 
cells, and cable type batteries for medical and scientific work. 


Fire Protection,— The Grand Central Council of Fire 
Brigades, which was constituted in 1899, and has ite seat in 
Brussels, has decided to form an International Technical Commis- 
sion on Fire Protection, with Mr. Edwin O. Sachs as the first 
president of the Commission, and Captain Welsch (chief officer of 
the Ghent F'ire Brigade) as hon. secretary. 


Dialite Cable.—The St. Helens Cable Co, Ltd., 
has received further large orders for waterproof Dialite 
cable from :—Messrs. John Brown & Co., Sheffield; Mesers. 
Ernest Scott & Mountain, Ltd., Newcastle-on-Tyne ; tbe Cor- 
porations of Bootle and Oldham and Morecambe ; Norwich Elec- 
tricity Co.; the Notting Hill Electric Light Co., &c. 


Books Received. Traneactions of the American Society 
„ Engineers.“ Vol. xxiii, 1902. New. York: The 
iety. 


“ Transactions of the American Electro-chemical Society.” Vol. ii. 


Philadelphia: The Society. 1902. 
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Trade Announcements.—Mr. Rogers has received the 
appointment of branch manager, at Ipswich, to the Central Insur- 
ance Co. 

Mesers. Nalder Bros. & Thompson, Ltd., have had to extend their 
works at Dalston, by putting iu an additional fleor. At the same 
time they have provided a dining room as an adjunct to the canteen, 
which they already have in those works. We also understand that 
they have added very considerably to their plant during the last few 
months, notable additions beiog several automatic machines for 
making screws and turned parts. 

Messrs. Ernest F. Moy, Ltd., of Camden Town, have appointed 
Mr. David Alexander, of 79, West Regent Street, Glasgow, as their 
sole representative in Scotland. 

Mr. Alfred Tully has opened new premises at 48, North Bridge 
Street, Sunderland, where he is developing the business of an elec- 
trical engineer. 


The Davis Electric Lamp Co. have removed to 17, Moor Street, 


Cambridge Circus, W.C. (opposite Palace Theatre), where they pur- 
pose dealing in both lamps and accessories, 

Messrs. T. Harding Churton & Co., of Leeds, have appointed 
Mr. Robert Jones, of Swansea, to represent them for tbe sale of 
their dynamos and electric motors in South Wales and Monmouth- 
shire. 

Messrs. Roberts Bros. have commenced business at 15 and 17, 
Lee Street, Thornton Road, Bradford, as electrical engineers and 
contractors. Catalogues and price lists from manufacturers and 
merchants of electrical fittings, appliances and accessories will be 
welcomed by them. 


————— 


ELECTRIC LIGHT AND POWER NOTES. 


Bradford.—The Cleansing Committee of the Corporation 
has decided to make an experiment in the way of electricity 
prodaction in connection with the working of the refuse destructor 
in Sunningbridge Road. The electricity to be generated will be 
used for lighting the adjacent thoroughfares and supplying power 
for working the Sunningbridge Road trams. A scheme, to be 
carried out at a cost of £8,000, has been referred to the considera- 
tion of a special Committee. | 


Brighton.—Shoreham Harbour Trustees, after considering 
the request of Brighton T.C. for permission to tunnel under the 


Southwick Canal and construct a 7-ft. subway to the electric power - 
station for carrying the electric cables, have replied that they 


cannot consent to the request until the T.C. enters into an agreement 
to pay allthe Trustees' costs in connection with establishing their 
rights when the Corporation promoted its electricity Bill, and to 
indemnify them against any injury to the harbour or vessels 
using it. | 

Bromley.— The R. D. C. has decided not to offer any 
objection to the application of the Kent Electric Power Syndicate, 
Ltd., for a prov. order to supply within the Council's area. 


Cheshire,—Tunstall U. D. C., which possesses its own 


prov. order, has decided to oppose the application to Parliament 
by a company for power to supply the town with electricity, 
together with an extensive area in Cheshire and North Staffs. 
Audley U.D.C. has decided to take no action, as opposition would 
cost £50, and obtaining a prov. order £150. Cefn Parish Council 
bas decided to offer the undertakers every facility for carrying out 
the scheme. Many men, many minds! 


Chesterton,— The U. D.C. on December 3rd decided 


not to oppose the application of the Cambridge Electric Supply 
Co., Ltd., for a prov. order to supply electricity to the town. 


Colchester.— The T.C. on December 3rd decided to 
apply to the L.G.B. for a loan of £7,000 for the purchase of extra 
plant for the electricity works, It is proposed to add a steam 
generator of 500 H.P., at an estimated cost of £1,800, a dynamo of 
375 to 400-Kw. capacity (£1,600), condensing plant (£900), and 
cooler (£760), while £550 is allowed for meters, service boxes and 
connections, 


Darlington.—The T.C. on December 4th received from 
the L.G.B. sanction to raise a loan of £14,500 for extending the 
electric generating station. 


Dumfries.—The B. of T. having written inquiring what 
the Council was doing under the provisional order, the E.L. Com- 
mittee has made application for an extension of the time for a 
year, 


Eton.—The Uxbridge and District Electric Supply Co. 
has given the R.D.C. notice of its intention to apply for an exten- 
sion of its area of supply. 


Elland.—The U.D.C. has fixed the price of electricity for 
power at 2d. per B. of T. unit. 


Felixstowe,—It was reported to the U. D. C. on December 
Ird that the Suffolk Electricity Supply Co. had offered to sell its 
undertaking in Felixstowe and Walton, with the exception of the 
Overhead wires, to the Council for £8,000, provided the Council 
raised а loan sufficient to enable it to complete the purchase and 
Carry out further works within a year from the date of the con- 
tract. The terms of the proposed agreement are that the company 
should undertake the duties of undertakers, under the Council's 


E.L. order, for 25 years, and indemnify the Council from all liability 
except the Council's legal or other charges and engineer's fees; 
the company to maintain the works and pay the Council 6 per cent. 
for interest and repayment of capital on all money raised for the 
undertaking; the charges for energy not to exceed 8d. per nnit; the 
Council to provide capital for extensions of plant, machinery and 
mains; the company to deposit £1,000 as security for carrying out 
ite part of the contract; the Council to join with the company in 
Opposing any application for license or prov. order for the supply 
of energy in Felixstowe and Walton; and at the end of 25 years 
the whole of the business to pass to the Council, the loans for the 
purchase of the works being discharged by the 6 per cent. paid by 
the company. The B. of T. has intimated that it has deferred con- 
sideration of revoking the order for a year. It was decided to 
carry out the arrangement, subject to the Council retaining £3,000 
out of the purchase money. ` 


Guildford.—The Board of Guardians contemplates pro- 
viding an electric light installation at the workhouse, and the 
Brush Electrical Engineering Co. has been engaged at a fee of £5 
to advise the board whether the surplus power from the boilers 
eould be ntilised for generating electricity. 


Ipswich.—The General Purposes Committee of the Board 
of Guardians, after considering the relative cost and efficiency of 
gas and electricity in the workhouse, has decided in favour of elec- 
tricity. 


Manchester.—As the result of a discussion at recent 
meetings of the City Council, it is unlikely that further experi- 
ments in street lighting by electricity will be undertaken in Man- 
chester. The affairs of the electricity department were debated at 
considerable length at last week's meeting of the Council, and the 
Council approved of the appointment by the Committee of a special 
поо соо to inquire into the whole question of adminis- - 
tration. | 


Newport,—' he T.C. has adopted а new scale of charges 
for electricity for lighting purposes, viz.:—For houses and places 
of worship, 5d. per unit; for shops, theatres, public houses, 
schools, halls, public institutions, 54d. per unit for the first 2,000 
units per annum, declining by jd. per unit per 2,000 units con- 
sumed: consumers entering into a contract for a minimum supply 
of 16,000 unite per annum, 3d. per unit net. | 


Northampton.—The figures given in our last week's 
note as the result of the first year's working of electric trams were 
of course wrong for the simple reason that there are as yet fo 
electric cars in operation there. We were misled by a corres- 
pondent, whose error we failed to detect when dealing with the 
ever-increasing quantity of news. 


Nuneaton,—On Monday afternoon the new electricity 
works of the Nuneaton and Chilvers Coton U.D.C. were opened. 
The Council has charge of an im rtant area closely adjoining the 
North-East Warwickshire coalfield. The town of Nuneaton has de- 
veloped with extreme rapidity during the past few years, and Chilvers 
Coton is an improving and growing suburb. There are opportunities 
for supplying the adjacent collieries, while the district being of an 
industrial character, there are good openings for introducing elec- 
tricity as motive power, and so obtaining good day load. Twenty 
arc lamps of the Westinghouse-Bremer type have been placed in 
the best positions in the town, upon ornamental iron standards. 

The history of the undertaking is interesting. A prov. order was 
granted in 1896 to а private company, and supply was commenced 
the following yesr. The transmission and distribution were carried 
oui by overhead wires, but upon the concern being taken over by 
the U.D.C. in September, 1900, the B. of T. demanded that all the 
cables should be put underground. A contract was entered iuto with 
Messrs. Johnson & Phillips for the supply of the uuderground cables 
required, and plans and estimates for à new electricity works and 
further plant were got out. Mr. S. C. Gibson was appointed elec- 
trical engineer to the Council in September, 1901. At this time the 
greater portion of the cables bad been laid, the station buildings 
were nearly completed, and some of the plant was installed. The 
supply was still being carried on from the old station, the plant 
consisting of two Davey-Paxman boilers, one 75-Kw. Willans- 
Siemens set, aud one Clarke-Chapman 80-K w. set. The whole of 
the plant required careful overhauling; one of the feeders was 
shorted between inner and intermediate, and there was a dead earth 
on one side of the system. The output was not metered at 
the station, so it was practically impossible to ascertain - 
the units generated or to find the distribution efficiency. 
Temporary steam mains were run from the new Babcock 
and Wilcox boilers. Owing to the condition of the old plant, 


temporary cables were run from the new 440-volt Bet, and this run 


on the stop valve at half speed took the load until arrangements 
could be made for the overhaul and repair of the small sets, and 
their removal to the new station. The work of changing over the 
system from the two-wire to the three-wire system was also carried 
on concurrently. This was accomplished successfolly last summer, 
as well as the transfer to the new works. Considerable extensions 
were carried out, including the addition of a Babcock & Wilcox 
boiler, one new feeder, and about 2 miles of additional distributing 
cable. The undertaking has been making steady progress, and is 


now in a fair way towards being profit earning. A year ago it was 


found necessary to have a 2d. rate in order to meet the deficiency 
but for the present six months ending March 31st, 1903, a 4d. rate 
has been estimated to be an adequate provision. The number of 
lamps connected to the system in September, 1901, was 5,094 
(equivalent 8 c. p.), whereas at the present time there are over 10,000 
8-c.P. lamps connected. Considerable economies have been effected 
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in the costs of generation and distribution. To mention one item 
namely, coal, thia cost more than four times as much per unit gene- 
rated 12 months ago than at the present time. The cost per unit 
generated is now under jd. The whole of the work has been 
carried out under the personal supervision of Mr. S. Cameron 
Gibson, the Council's engineer. Several schemes for further exten- 
ions аге at present under consideration. 

The opening ceremony was attended by members of the District 
Council. Mr. Horton, chairman of the Council, referred to the purchase 
of the undertaking from the company, and said that owing to an 
energetic committee, backed up by a liberal Council, and the excel- 
lent services of their engineer, the works had now reached a state 
of efticiency. He thought the Council would have been failing in 
its duty if it did not push the works forward and endeavour to 
make them a success. They were commencing that day to light the 
streets of the town by electricity. and if it turned out sucessfully, 
they would light up the whole of the town with it. If the public 
supported the light it would be a success.—Mr. Bates (chairman of 
the Electricity Committee) said he thought the town did the right 
thing in buying the works; and if they had not made a profit so 
far, it was because they had had to spend money which, up to the 
present, had been unremunerative.—Mr. Gibson acknowledged the 
encouragement which he had always received from the committee, 
aud Mr. J. F. Johnson, speaking of the contractors, said he believed 
the Council had got good value for their money. 


Prestwich,—5alford Corporation has offered to take over 
from the U.D.C. its electric lighting order, and supply energy to 
the town at 4d. per unit more tban is charged within the borough, 
provided that certaia portions of the Bury Old Road, to be 
mutually agreed upon, be deleted from the compulsory area of supply. 


Rhy].—On December 3rd a l.. G. B. inquiry was held into 
the application of the U.D.C. for loans of £9,567 for electric 
lighting purposes, and 42,233 for the provision of а refuse 
desteuctor. It transpired that the £9,567 had already been spent, 
and that it was in excess of tbe original estimate of £15,000. The 
inspector pointed out that this reduced the inquiry to a farce. 
Eventually the inquiry was adj »urned, as the Council's figures were 
at fault. 


Romford.— The U. D. C. has decided, subject to certain 
conditions, to accept the offer of the Empire Electric Light and 
Power Co. to construct electricity works, and make and supply 
electricity within the district, under the Council's prov. order. 


Ross. — The electric light installation has just been 
completed, and the ceremony of opening the works wa~ performed 
last week. The scheme is devised on the two-wire system, and the 
entire cost, when completed, will be 47,500. 

маје, —аіе is taking electric current for lighting 
purposes from the Trafford Power and Light Co. The installation 
will shortly be completed. | 


Scotland.—In the House of Lords on Tuesday the 
Electric Lighting Acts Amendment (Scotland) Bill, having passed 
through Committee, was reported without amendments to the 
House. 


Sleafurd.—The U.D.C. has decided to apply to the 
L.G.B. for a loan of £2,000 for the provision of extra plant at the 
E.L works. 

Sunderland.—The Corporation is engaged in the 
erection of some working men's dwellings at the east end of the 
town, and the Committee baving charge of the matter has obtaiued 
from the electrical engineer a comparative report as to the relative 
cost of gas and of electricity. This shows that, to the tenant, the 
costs would compare thus: Gas, 12 cP., 5 bours, 1d. ; electricity, 
8 c.p., 54 kours, 1d. The cost to the Corporation would be (for the 
yards and stairways, &c.) for gas 44d. per hour, and for electric light 
64d. per hour. It is estima'ed that, with electricity, the cost of 
cleaning would be reduced, and the initial cost would be less. Tne 
Committee decided to adopt the electric light. It is proposed to 
utilise the penny-in-the-slot ву в: сш for the tenants. 


Stafford.—In order to induce persons to adopt electric 
motive power, the T.C. has reduced the charges for energy as 
under:—Consumption per quarter per horse-power: for the first 
200 units, 24d. per uait: for quantity exceeding 200 units, 1d. per 
unit, subject to 24 per cent. discount for cash. | 


'Switzerland.—4A syndicate is being formed at Zurich to 
erect a large water-power installation on Lake Etzel. 


Taunton,—As an outcome of the recent proceedings 
against thc Borough electrical engineer, the T.C. has been recom- 
mended to appoint an electrical inspector, whose duty will inclade 


the certifying of meters. 

Tottlugton.— The U.D.C. has asked the Bury T.C. 
whether it can supply electricity for lighting and power purposes 
to the town. Ё 

Tunbridge Wells.—The L.G.B. has sanctioned the 
raising of a loan of £10,000 by the T.C. for E.L. purposes. 


Walsall.— The T.C. has adopted recommendations of 
the E.L. Committee that electric lighting mains be laid in certain 
streets, at an estimated cost of £6,350; that a transformer sub- 
station be provided at an estimated cost of £3,700 ; and that applica- 
tion be made to the L. G. B. for a loan of £10,050 to defray the cost 
of the works. : | 


Weymouth.—A_ poll has been taken on the electric 
lighting question, and 756 votes were given in favour of the Cor- 
poration's scheme, and 699 against, giving & majority for electric 
lighting of 57. Only two-fifths of the ratepayers voted. 


Wilmslow,—As a result of inquiries made to ascertain 


the probable number of consumers of electricity, the Council has 
decided to abandon the proposal to instal its own plant. 


ELECTRIC TRACTION NOTES. 


Barcelona (Spain).— The Compania Nacional de Tran- 
vias has obtained a concession for the constraction of an electric 
tramway system. 


Bournemouth.—We learn that the underground conduit 
system through the centre of the town is now almost completed, 
and it is hoped that the whole: route between Pokesdown and the 
County Gates, as well as the branch routes from Holdenhurst Road 
and the Square to the Cemetery, will be in readiness for ranning by 
the 15th inst. 


Bristol.—The Tramways Co. have erected at Perry 
Road junction an artistically made signal cabin, equipped with five 
levers, four of which operate that number of semaphores, and 
another a set of points. At Perry Road two services of cars con- 
verge, one service running between Eastville and Redland, and the 
other between Tramways Centre and Redland. A single line 
extends from Colston Street into Perry Road, and in passing 
between these two points the cars make almost a complete circle. 
The end of the double line in Colston Street being at a considerably 
lower level than the lines in Perry Road, the cars are hidden from 
each other's view, necessitating some arrangements for signalling. 
The juaction, says the Western Daily Press, is a very busy one, as 


. evidenced by the fact that upwards of 600 up cars and the same 


number of down cars pass the cabin between 7 a.m. and 12 at night. 
There are two semaphores attached to the cabin post in full view of 
Colston Street, and these control the up Tramways Centre cara. The 
two semaphores on the trolley post in Perry Road oontrol the up 
Eastville and Redland cars and all down cars. 


Burnley.— Mr. G. H. Pickles, borough engineer, and 
Mr. R. Birkett, borough electrical engincer, have received instruc- 
tions to prepare plans and specifications for the construction of 
three branch lines to the Corporation tramways: along Accrington 
Road to Rosegrove, along Manchester Road to Roberts Row, along 
Todmorden Road to Towaley. 


Derby.— The T.C. has appointed Mr. C. H. Wordingham, 
of Manchester, to report upon the various sites for the proposed 
tramways electric generating station. 


Chatham.—The Chatham and District Light Railway Co. 
have appealed (by their local solicitors, Messrs. Hayward, Bmith 
and Challis, Rochester) against the assessment of their power station 
at Luton, permanent way, &c. which stood at £4,500 gross and 
£3,000 net. There are eight miles of permanent way in Chatham 
and 12 at New Brompton and Gillingham (suburbs to Chatham). 
It was decided to reduce the assessment by £700 (subject to certain 
conditions as to an expert valuation), bringing it down to 
£2,300 net. ; 


Clacton.—At the meeting of the U.D.C. on December 
3rd it was reported that the promoters of the Clacton and St. Osyth 
Light Railway Order objected to the clause in the order under 
which they would be compelled to tak; electrical energy from the 
Council, and that the Board of Trade had remitted the order to the 
Light Railway Commissioners for further consideration with regard 
to the clause in question. It was also reported that the pro- 
moters of the light railway had intimated their inteution of 
opposing the Couucil’s application to borrow money for electric 
lighting purposes. | 

Crewe.—Four companies which had been in negotiation 
with the Corporation regarding the provision of electric tramways 
for the town, have withdrawn their applications for prov. orders for 
the present. One stated that the conditions of the Corporation were 
too formidable for them to accept. 


Glasgow,—The Corporation tramway department pro- 
poses to obtain borrowing powers for a further £200,000, with 
which to carry out several extensions to the present system. A 
line of tramways down Fianieston Street and along the Cly deside 
is proposed, but opposition is baing met with so far as the con- 
struction of a tramway in Finnieston Street is concerned. Ап 
alternative proposal is to run the cars down Kelviabaugh Street and 
thence along the Clydeside. 


Halifax.—The R.D.C. has decided to withhold consent 
to the application of the B.E.T. Co. for powers to construct an electric 
tramway from Mirfield to Huddersfield, unless the tramway 18 
extended to Cleckheaton and Brighouse. 


Hudderstield.— double bogie car got beyond control 
while descending а hill on the Longwood section on the bih 108%, 
and smashed into another car, injuring three passengers. 


— — — — — 
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Lancashire and Yorkshire Railway.— It is officially 
notified that all passenger traffic on the Liverpool and Southport 
line will be worked electrically before the close of next year. A 
Manchester paper says: — Applications have been received from 
over a hundred electrical operators for berths as engine drivers, 
but the Lancashire and Yorkshire Co. intend to find work for 
employés displaced by the change of system. Large numbers of 

intamen will be displaced, as it is intended to work the signals 
automatically." 

Liverpool.—At last week's City Council meeting Alderman 
Petrie, replying to Mr. Armour, stated that six of the Liverpool 
tramcars with the new outside covers were now in the service, and 
that 25 more were being fitted at Preston and 19 in the Lambeth 
Road works, all of which wonld be in service during the present 


| month. When the Committee saw how the covers acted, they 


would decide about equipping all the cars. The Committee were 
quite prepared to consider any car or equipment which would be an 
improvement, and recommend its adoption. There was no prefer- 
ence for certain patents. Mr. Lloyd, replying to Mr. T. Utley, said 
that certain claims had been made by other parties which had 
necessitated the patenting of the cover equipment. There would 
be no difficulty in allowing ite use in other parts of tbe country. 
Mr. Utley remarked that the Committee were practically exploit- 
ing the patent of one of their officials. Mr. Miles asked if the Com- 
mittee derived any benefit from the patente of the manager? 
Alderman Petrie replied tbat the use of them for notbing was the 


only benefit. 


Newcastle-on-Tyne.—At a meeting of the City Council 
on the 3rd inst. the Tramways Committee submitted several 
reports. These included the acceptance of the tender of Messrs. 
Victor Coates & Co., of Belfast, for a triple-expansion vertical 
engine of 3,000 н.р. for £13,200; that of Mr. W. Worley, jun., for 
a concrete car shed at Westgate Road for £10,254; and that of the 
British Westinghouse Co. for a 2,000-kw. dynamo (£5,993). The 
report also recommended the lowering of certain roads, in order 


that the double-deck cars migbt be usable on all roads, which is to . 


cost in all £3,000. Mr. Cail moved the adoption of the report, which 
was duly seconded. Alderman Bell remarked that in the present con- 
dition of trade he thought it was exceedingly unfortunate that so 
many of their contracts seemed to be sent away from their own 
district. There was a contract for an engine, and the chairman told 
them that engineers in Belfast could deliver engines satisfactorily 
for some £3,000 less than local engineers could manage to do the 
same work. Considering that those local engineers were manufac- 
turing the very class of engines, and that they were delivered to 
various municipalities in different parts of the country, he thought 
it stood to reason that there must be some explanation which was 
not forthcoming. Mr. Cail assured the Council that the engines 
already delivered by the Belfast firm were working satisfactorily at 
tbeir generating station, and showed no inferiority in material or 
workmanship. They had, therefore, no option but to accept 
Messrs. Coates’ tender; it was £3,200 less than the local tender. 
Mr. Cail’s motion was carried. 


Oxford.—The T.C. on December 3rd appointed a Com- 
mittee to furnish the Council with information as to the desirability 
of providing electric trams for the city, either by a municipal or 
private service. 


Rochester.—The big tram scheme proposed by the T.C. 
has received the sanction of the whole Corporation. The scheme 
will involve a cost of £175,000 to the ratepayers. The Corporation 
will therefore push their Bill this session, and the Chatham and 
District Light Railways Co. and the Kent Electric Power Syndicate, 
Ltd., are in the same run for tramways in Rochester, Gravesend 
and Maidstone. It now remains to see whether the ratepayers 


generally at their specially-convened meeting will approve of the 


Rochester Corporation's scheme. 


Salford.—The Salford tramcar service is growing rapidly 
in importance by reason of ita connections with other towns and 
districts in south-east Lancashire. With the City of Manchester, 
its immediate neighbour (they are only separated by the murky 
River Irwell), however, there is, as yet, no interchange of traffic, but 
the opening of the route to Prestwich, a week ago, marks an exten- 
sion of considerable importance. The only horse cars now to be 
seen in Salford are those which run to Swinton and Pendlebury, an 
important and populous colliery district, about six miles out. The 
lines on this route are being rapidly prepared for electric traction. 
A few months, at most, will see the alteration carried out. The rapid 
extension of the Salford system is shown by the fact that the weekly 
car receipts, which were about £1,780 18 months ago, are now, on the 
average, about £2,400. The Corporation already owns 32 miles of 
track, and when the proposed extensions have been completed, the 
length will extend to 50 miles. There are in use 100 cars, 
which carry some half-million passengers every week, and 50 new 
cars of the Liverpool type ase about to be added to the stock. 
The outer decks of these will be covered in. The Broughton depot 
of the Corporation has storage room for 180 cars. It is situated in 
the vicinity of the electricity station. One great aim of the Tram- 
ways Committee is not only to develop and enlarge the tramway 
system within the borough, but also to secure through communica- 
tion with towns beyond. The areas within which such extensions 
ate possible Jie on the North and West. Already Salford has 
become the lessee of the tramways within the borough of Eccles. 
There are two main lines running from Salford into Eccles, and in 
the near future further extensions will be carried out, securing 


eervicds for the residents gf Winton and Monton. At the boundary . 


tetweén Eccles and Worsley the Salford cars will eventually meet 


those of the South Lancashire Co., which is carrying on a work of 
tramway construction in the district lying between Manchester and 
Liverpool. As regards -Swinton and Pendlebury, already 
referred to, the agreement for a service of cars extends 
over 20 years. The South Lancashire Co., on their part, propose 
to carry their lines from Walkden and Tyldesley into Swinton, 
where the junction with the Salford system will be effected. In 
this way communication with Farnworth and Bolton will eventually 
be secured. Northward of the borough tbe Salford Corporation 
will work the Prestwich tramways under a 20 years’ lease, and 
ultimately under an agreement with the Whitefield Urban Council 
the lines will be continued tbrough that district to the boundary 
of Radcliffe, to which point the Bury borougb trams already run. 
Thus Salford will be linked with two important manufacturing 
towns, Bury and Bolton, probably by midsummer, 1903. A circular 
suburban route, connecting with all the main lines within the 
borough, is contemplated by the Tramways Committee. Itis hoped 
that a joint working arrangement between the borough and Man- 
chester will not be long delayed. 


Southport.—An inspection of the new tram route by 
St. James Street, Duke Street, &c., was made on Saturday by the 
Tramway Committee and officials. Everything is in readiness for 
the Board of Trade inspector's visit. The doubling of the line at 
Tithboon Road has also been completed. | 


Stroud.—The Stroud Chamber of Commerce has 
unanimously approved of the proposed electric tramway for 
Strond and district, and has appointed a representative committee 
of manufacturers to consider the details of the scheme. 


West Bromwich.—The work of electrically converting 
the tramlines between Carter's Green, West Bromwich and the 
Handsworth boundary is now almost completed, and the Board of 
Trade inspection took place on Tuesday. It is expected that some 
additional generating plant will be needed in order to, meet the 
tramway demand. | 


Willenhall and Darlaston,—On Saturday last the 
B.E.T. Co. opened for passenger traftic the line which connects 
Willenhall and Darlaston. 


Worsley.—The South Lancashire Tramways Co. has 
asked the Worsley District Council for an extension of the time 
allowed for the construction of the tramways in the district of 
Worsley and Walkden to five years. The Council met а few days 
ago, and decided to decline the company's request. The Council 
has expressed its willingness to negotiate with the Lancashire 
Power Co. for a supply of electric current to the Worsley district. ы 


TELEGRAPH AND TELEPHONE NOTES. 


Australian Cables. —The Eastern Extension, Australusia 
and China Telegraph Co. announces that the Federal Government 
having placed at the company’s disposal a special wire for the 
transmission of international telegrams between its cable terminus 
at Adelaide and Sydney, the company has opened public offices in 
Bydney, Adelaide and Perth, for the collection and delivery of 
their. telegrams. Telegrams to the above places marked “vid 
Eastern will. therefore, in future be transmitted entirely by the 
company's employ és. 


Barbadoes Telephones.— Governor Nir F. M. Hodgson, 
in his report on Barbadoes for the year 1901— 190?, states that there 
is no inland telegraph service, but there is a large and complete 
telephone system. All the district police stations are connected by 
telephone with the central police station in Bridgetown, and this 
service is under Government control and supervision. There is also 
a telephone service in the bands of a private company which has 
510 subscribers. The majority of the subscribers are in Bridgetown, 
where the Ceutial Exchange is located, but there are also several 
country subscribers. Service is given continuously night and day at 
a cost to each subscriber of 46 a year. 


Ceylon Telegraphs.— According to a recent official 
report, the only new telegraph lines completed in Ceylon during 
l^st year were :—(1) The extension of the Madulkele line on from 
Wallegama to Kandy, 74 miles, to take the Wallcgama office off the 
Trincomalee line and put the Madulkele office direct on to Kandy, 
the latter office being in a better position to act as a transit office 
than Wallegama; (2) Urugasmanhandiya Boer Camps looped into 
the Colombo-(Galle line, 34 miles of posts and 7 miles of wire; (3) 
the Colombo-Nuwara-Eliya direct wire looped into the Kandy 
office for testing purposer, 8 miles of wire; (4) the looping of all 
passing wires into tbe Polgahawela and Veyangoda offices for 
testing purposes for the localisation cf faults; (5) a metallic 
circuit for the Tyer's tablet apparatus between Maradana and Mount 
Lavinia, 16 miles of wire. Total, 34 miles of posts, and 41 miles of 
wire. The following new offices were opened in 1901:— Ragama, 
Mullaittiou, Vavuniya, Urugasmanhaniya Camp. 

The revenue from the telephone branch of the Post Office of 
Ceylon during the year 1901 was 17,900 Hs, 94 c., as against 
16,387 Rs. the previous year, 
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Comparative Telegraph Statistics. — The Journal 
Telegraphique publishes some very interesting figures with regard 
to 29 of the administrations of the Union. These statistics are 
compiled for the year 1901, and are very detailed. It is impossible 
here to reproduce the entire tables, or to give more than a brief 
résumé of the chief results arrived at, but even such a meagre 
account of the main points will not fail to appeal to our readers. 

Many of the administrations are of relatively minor importance, 
and the figures are only interesting as illustrating the progress 
which is being made in quite out-of-the-way places in establishing 
means of rapid communication. Further, it would require so many 
qualifications in order to make the results of any comparative 
value, that a complete essay would be necessary in illustration of 
the figures. The commerce of the country, the pursuits of ite 
inhabitante, the condition of its education, its geographical position, 
its mineral resources, its position in the scale of civilisation, and a 
thousand and one other considerations must enter into an intelligent 
comparison of the telegraph statistics of such countries as Bulgaria, 
the Dutch Indies, Uruguay, and the like. Such a task is obviously 
impossible here. | | | 
But some interesting results can be obtained by an examination 
of the figures relating to auch countries as Germany, France, Great 
Britain, Italy and Russia; and except in regard to the latter 
country, no.great modifying qualifications are necessary. From 
such a comparison the home administration emerges with flying 
colours, showing that her system is more completely developed 
than any of the others. How far the more general use of the 
telephone in Germany and France ‘affects this result, however, we 
cannot here inquire. 1 50 

Thus Germany, with its population of 56,367,178, and its area of 
540,658 sq. kilometres, has a system of which the total length 
is 131,011 kilometres developed to the extent of 483,542 kilometres 
of conductors, and does telegraph business in 25,600 offices. France, 
with a population of 38,961,945 and an area of 536,408 sq. kilo- 
metres (excluding Algeria), has a system of a total length of 145,882 
kilometres developed to the extent of 547,798 kilometres, and does 
telegraph business in 13,527 offices. Italy, with a population of 
31,667,946 and an area of 286,589 sq. kilometres, has a telegraph 
system extending to a total length of 42 705 kilometres developed 
into 131,624 kilometres of conductors, and deals with telegraph 
business in 6,078 offices. Russia has a population of 131,569,800 
and an area of 22,434,392 sq. kilometres, a system of which the 
total length is 171,768 kilometres developed into 526,085 kilo- 
metres of conductore, and 6,508 offices transacting telegraph 
business. The figures supplied for Great Britain and Ireland show 
a much higher development in relation to the population and area 
of the country. Thus the population is given as 41,638,533 Jiving 
in an area of 314,950 sq. kilometres. The total length of the 
system is given as 76,343 kilometres, which are developed to the 
relatively enormous extent of 673,642 kilometres of conductors. 
The number of offices transacting telegraph business is stated to be 
11,784. Leaving out of account for the moment the comparison 
with Russia, where 6,508 offices transact the whole business for so 
enormous an area as 22,434,392 sq. kilometres, if we turn to a 
comparison with the more densely populated area of Germany, we 
shall see that so far as the development of telegraphic com- 
munication is concerned Great Britain is facile princeps. Of the 
25,600 offices of Germany, 9,995 give only a limited service, whilst 
of the 11,784 of Great Britain only 183 fall into the limited service 
category. The development of the conductors in relation to the 
length of the system shows equally favourably for the home 
administration, where 76,313 kilometres of system are developed 
into 673,642 kilometres of line. The necessity of so large a 
development is brought out when a comparison is made of the total 
number of telegrams dealt with annually. Thus Britain's 41,638,533 
inbabitants send 93,505,177 telegrams cach year, whilst Germany's 
56,367,178 inhabitants send only 45,346,281. France deals with 
47,280,068 messages, Italy with 12,268,927, and Russia with. 
19,703 327. Taking a rough glance at these figures, it will be seen 
that Britain's telegrams are equal to about 2:25 per head of the 
5 per annum; Germany's considerably less than one per 

ead; France's just over one per head; Italy's less than one for 
every two inhabitants; and Russia's only about one to every six or 
seven of its population. | 

The figures for the international service are less favourable to us, 
for whilst Germany's number of international telegrams is 12,581,828 
out of ita total of 45,346,281, Britain shows only 10,699,725 out of 
its total of more than double that of its trade rival—viz , 93,505,177. 
The proportion of international telegrams dealt with by France is 


considerably higher than that of Britain, although the number is. 


less, the figures being 7,385,845 out of a total of 47,280,068. The 
statistics for Italy and Russia, interest us less, and are as follows: — 
Italy, 2,348,966 international telegrams out of a total of 
12,268,927, and Russia 2,809,056 out of its total of 19,703,327. 
A curious point is illustrated by the statistics of international 
telegrams. Thus in France the number of telegrams sent abroad 


was roughly equal to the number received, there being 3,202 494: 


sent, and 3,085,508 received. From Great Britain, 5,243,908 were 
sent, and 4,511,487 were received, but in Germany the relation is 
entirely different, only 4,926,710 being sent abroad, as against 
6,136,222 received. 


Among the lesser administrations, one naturally turns to бат 


ally Japan with the question, How does telegraphic communication 
stand as a commercial indicator? Excluding Formosa the popula- 
tion is given as 44,205,873, and the area as 382,415 sq. kilometres 
The length of the Japanese system is 29,466 kilometres, and is 
developed into 123,958 kilometres of conductors. Telegraph 
business is transacted in 1,853 offices, and an annual total of 


16,601,478 telegrams are dealt with, of which 531,155 are inter- 


national, the number of the latter received being roughly equal to 
the number sent, viz. : sent, 264,667 ; received, 261,816. 

The above pretends to be nothing but a rough indication of the 
wealth of interesting material contained in these apparently dry 
and uninviting tables, which will repay a careful study by all 
who are interested in the development of telegraphy and the causes 
which produce it. 


Canadian Cable. —The Dominion Government is at 
present laying a submarine telegraph cable 114 miles long, from 
Grosse Island to Bryan Island, and from the latter place to Heath 
Point, Anticosti, in the Gulf of Bt. Lawrence. 


Hull Telepliones,— The City Council had an informal 
discussion on the municipal telephone question last week, the 
main point being the desirability of sending the Telephones Sub- 
committee to other towns to collect information, notwithstanding 
the decision of the Councilat its last meeting to advertise for 
tenders on Mr. Bennett's specifications. A number of speakers 
referred to what had happened at Tunbridge Wells, and about the 


only result of the discussion was to show that there is anything but 


unanimity on the Council regarding the question of municipal 
telephony. 


The *Silvertown,"—The India-Rubber and Gutta- 
Percha Co.'s cable ship Silvertown reached Sau Francisco on the 
4th inst., two days ahead of programme time. : 


Swansea Telephones.—It is stated that a special 
meeting of the Telephone Committee on 5th inst. considered a 
report of Mr. A. R. Bennett on the accounts of the telephone 
undertakings at Guernsey, Glasgow and Tunbridge Wells. A 
discussion followed, and Mr. Bennett observed that an additional 
£6,800 would be required to provide for 3,300 subscribers. It was 
decided to proceed with the work relating to the borough proper 
and Mumbles forthwith. 


The Telegraph Wire Export Trade.— The fluctuating 
character of the export trade of this country in telegraph wire and 
apparatus connected therewith, is well shown by the returns for 
November, which are now available. The value of the shipments 
during the month reached the comparatively small total of £70,900, 
which contrasts with £431,682 in October last, and £272,764 in 
November Jast year. For the 11 months ending with November 
last, the shipments attained au aggregate value of only £2,729,314, 
as compared with £3,138,603 in the corresponding period of 1901, 
and £2,814,159 in the first 11 months of 1900. 


„Via Eastern" Telegraphic Social.—At the half- 
yearly meeting of the Eastern Telegraph Co., Ltd., held on July 
17th, 1902, the chairman, Sir. J. Wolfe Barry, informed the share- 
holders his company considered it à hardship that private persons 
were not able to telegraph under similarly favourable conditions 
to those enjoyed by the commercial community, and that, therefore, 
they were anxious to redress such a state of things. The question 
of granting special facilities for the transmission of “ social” tele- 
grams has for some time been under the consideration of various 
companies outside of the Eastern group, and if the question of rival 
interests could have been left out and the Post Office and all cable 
companies had joined in this work, the present limitations and 
disabilities attached.to the system of sending special telegrams now 
inaugurated would have been avoided. It appears that one person 
may only register one address, and only at places where the Eastern 
and their associated companies have offices. A person desiring to 
send the “Compliments of the Season” from Bombay to Brighton 
could not do so direct as there is no Eastern Co.'s office there, but 


. he may register an address at the Postal Telegraph Office, but only 


on payment of the usual annual fee of one guinea, or he may send 
to the care of a friend who has already a registered address, but 
even in this latter case he must pay for two extra words, viz., the 
name of bis friend and the word care.“ The system is therefore 
apparently crippled until the Post Office authorities waive their 
claim to the registration fee, and until all other cable companies 
agree to register by telegraph without cost one or more names of 
private persons. 
Heaton. The many disadvantages above referred to do not, how- 
ever, detract from the value of the book. It ia well printed and 


-iadexed, aud it contains much useful information relating to 


Barker's Shipping, Railway and Luggage Forwarding Companies, 
such information being arranged in alphabetical form and being most 
suitable for easy reference. The sentences are varicd and cover 
every phase of social or home life. The code words have been 
taken from the Berne Official Vocabulary, and the book will be 
found useful to serve the object in view to the fullest extent when 
the restrictions above referred to have been overcome. 


Wireless Telegraphy.—4A mong recent questions in the 
House of Commons was one asked by Major Seely, of the 
President of the Board of Trade as to whether he could state what 
progress had been made in the direction of connecting certain 
lighthouses and lightships with the shore by means of wireless 
telegraphy for life-saving purposes. Mr. G. Balfour said that he 
had been anxious to make some such arrangement, and, indeed, 
entered into negotiations for the purpose. The wbole subject was, 


however, surrounded with difficulties, and it was impossible at the 


moment to perfect a scheme. 
(Continued on page 989.) 


There is still work in view for Mr. Henniker | 


inne, 
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CLECKHEATON ELECTRICITY WORKS. 


"THE combined electricity generating station and refuse 
destructor which has been erected by the Urban District 
Council of Cleckheaton forms an excellent example of 
this type of works, carried out on the best and most up-to” 
date lines. The works are of an essentially British pattern, 
such as can be found in no other country, and, we may add, 
such as cannot be excelled beyond our shores, even if they 
can be equalled. We recently gave a brief account of the 
opening oeremony ; we are now enabled to place before our 
readers a description and some illustrations of the plant. 

The works are located on a site belonging to the Council, 
off Dewsbury Road. The buildings were designed by Mr. 
Lund, architect and surveyor to the Council, and consist of 
brick and ironwork. Ample space is provided in the 
existing buildings for additions to the plant, and the site is 
large enough to enable further extensions to be carried out 
without difficulty. The works comprise boiler and de- 
structor house, engine room, battery room, stores and 
offices. 

The refuse destructor is of the Meldrum regenerative 
* Simplex" type, with two furnaces; the latter measure 
12 ft. by 6 ft. 2 in., with door openings 8 ft. wide and 1 ft. 
9 in. high; the combustion chamber is 8 ft. by 3 ft. by 8 ft. 
6 in. high, covered with a 9 in. firebrick arch. The regene- 
rator tubes are 3 in. in diameter, and are designed to heat 
the primary air to 300? F., under all conditions of working. 
"The capacity of the destructor is 20 tons of ashpit refuse 
per day of 24 hours, and an evaporation (in conjunction 
with Lancashire boilers) of 1 lb. of water with 1 Ib. of 
refuse is anticipated. The refuse is brought to the 
works in carte, up an 
inclined approach, and is 


tipped into a hopper hav- — 


ing a capacity of 20 tons, 
measuring 23 ft. x 5 ft. 
x 8 ft. high. The 
bopper opens below into 
the  stokehole at a 
height of 18 in. above 
the floor level, so that 
the refuse сап be 
shovelled into the 
furnaces with a mini- 
mum of effort. The 
general arrangement of 
the destructor and flues’ - 
is shown in the plans 
reproduced on p. 986. 
The boilers, it will be 
seen, are of the Lanca- 
shire type, built by 
Messrs. J. & J. Hors- 
field, of Dewsbury ; they 
work at a normal prese 
sure of 180 lbs. per aq. 
in., and were tested by 
hydraulic pressure to. 260 lbs.. The boilers are 26 ft. 


long x 7!ft. in diameter, with two flues 2 ft. 9 in. in 


diameter; they abut against the short flues from the de- 
structor furnaces, thus receiving the поё and fully burnt 


EXTERIOR OF STATION. 


gases direct from the combustion chamber. They are fitted Ath 
high-steam and low-water safety valves, and: with Turnbull 
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' Vigw ОР GENERATING PLANT. 


. dead-weight safety valves, the other fittings being of Messrs. 
Hopkinson's make. Two boilers are at present installed and 
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Thornton & Creb- 
bin, and driven by 
a 4 H.P, motor of the 
Lancashire Dynamo 
Co.'s manufacture, 
draws the water 
from this source 
and forces it to a 
storage tank of 


work in conjunction 
with the destructor 
furnaces ; a third is 
being put down, 
measuring 30 ft. by 
8 ft., to be fired with 
coal, and a fourth 
will be provided as 


reserve. 
The boilers are cast-iron, 30 ft. x 
supplemented by an 14 ft. x 5 ft. deep. 


The pump is rated 
at 4,000 gallons per 
hour, with a lift of 
41 ft. А similar 
pump will be im- 
mediately added in 


economiser of 192 
tubes, supplied by 
Messrs, E. Green 
and Son. in two 


groups of 96 tubes Te — ра 


а eS d 
mom t EE 2L 3 


each, with the usual Rips | — og 
fivtings. The: 2425 Маш — | connection with the 
scrapers are driveu | — — — „ 

by a 1 н.р. electric . ' ОГ о The feed pumps 
motor. EM : are of similar type 
The chimney ls » 7 and make, two 10 


of brick, 180 ft. number, and have 


high and 8 ft. in 
diameter inside, 
The water supply 
for the boilers is 
derived -from a 
stream some 166 


yds. from the power a S | 


| 
| 
| . extensions. 
| 
| 


i| | each a capacity of 
: > 1,000 gallons per 
hour against the 
full boiler pressure ; 
„these, as well as the 
supply pump, are 
illustrated below. 
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station; a three- мане The steam pipes 
throw pump, sup- CrickHEATON: PLAN OF WORKS. are of steel, 6 in. 
plied by Messrs. | in diameter, with 
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copper bends; the exhaust pipes are of cast-iron, 7 in. 
and 12 in. in diameter, with an automatic atmos- 
pheric exhaust valve. All the piping was supplied by 
Messrs. Aiton and Co., of Willesden, and the valves by 


JET CONDENSING PLANT. 


Messrs, Marchant, 
of Huddersfield. 

. Tbe generating 
plant so far installed 
consists of three sets, 
each comprising a 
Johnson - Lundell 
dynamo coupled to 
a Bellis engine, 
and rated at 150 KW. 
The engines are of 
Messrs. Belliss and 
Morcom’s standard 
enclosed type, com- 
pound, and. con- 
densing; they run 
‘at 420 revolutions 
per minute, with a 
normal pressure of 
‚155 lbs. per sq. in. 
The steam con- 
‘sumption at full 
load is guaranteed 
not to exceed 27 lbs. 
per Kw.- hour. 

The generators 
were manufactured 
by The Johnson- 
Lundell Electric | 
Traction Co., who were the contractors for the engines also ; 
they are of the six-pole Lundell pattern, rated at 300 
‘amperes, 460—500 volts, and are compound-wound so 
аз to be suitable for supplying power to electric tram- 
ways, in which case the full load pressure rises to 550 volte. 
"The generators are guaranteed to pass severe insulation and 
temperature tests, the temperature rise after 10 hours' run at 
full load being not more than 70° F; above the surrounding 
atmosphere. 

' A central condensing system is in use, the condenser 
being of the jet type, capable of dealing with 8,000 lbs. of 


steam per hour, with water at 65? F. The air pump is 


designed to maintain a vacuum of 26 —27 in., and is driven 
by a Lancashire motor of 11 H.P. The condensing plant was 
supplied by Messrs, Alley & MacLellan, of Glasgow, and is 
illustrated herewith. The engine room is provided with a 
$-ton travelling crane, built by Messrs. Speneer, of Hollin- 
wood, and having a span of 33 ft. 6 in. Ч 
The balancers and boosters were supplied by the Pheenix 
‘Dynamo Manufacturing Co., of Bradford. The former are 
rated at 11:5 Kw. (50 amperes at 230 volts) each; they are 
of the four-pole type, as are also the boosters. The latter 
are used for battery charging, and are each rated at 
40 amperes, 10 to 70 volts. These auxiliary machines 
were subjected to the same tests as the main generators. 


| MAIN ‘SWITCHBOARD. 252 


The switchboard was made by Messrs. Dorman & Smith, 
of Salford, and consists of 15 panels of enamelled slate, com- 
prising the following: — Four dynamo, two for boosters and 
balancers, two battery, two station, three feeder, and two 
traction. The overall width is 28 ft., and the height 7 ft., 
except in the case of the battery panels, which are 9 ft. 6 in. 
high. Each of the dynamo panels is fitted with ammeter, 
maximum and minimum circnit-breakers, throw-over switches, 
shunt rheostats and switches. The booster and balancer 
panels carry the necessary starting and regulating gear, 
ammeters and cut-outs. The battery panels are provided with 
vertical regulating switches, ammeters, &c. The centre panels 
carry two each ammeters, ampere-hour meters, recording 
ammeters, and voltmeters in connection with the battery 
circuits ; four indicating and (Elliott) recording voltmeters 
for the lighting and traction bus-bars, and a voltmeter 
switch. The lighting feeder panels each bear two ammeters, 
two switches and fuses; one traction feeder panel carries an 
ammeter, voltmeter, two single-pole switches, and a Thomson 
watt-hour meter, the other panel being spare. In addition, 
there are four voltmeters in the ornamental scroll-work, and 
an eight-day clock. The general appearance of the board is 
shown in the.adjoining view ; most of the instruments were 


made by Messrs. Nalder Bros. & Thompson, Ltd. 


The storage battery consists of two portions, of 135 cells 
each, with а capa- 
city of 50 amperes 
for 10 hours, or 
250 amperes for 
one hour ; they were 
supplied by the 
Electrical Power 
Storage Co., Ltd. 
The whole of the 
cables were supplied 
and laid by the 
British Insulated 
Wire Co., Ltd.; the 
lighting feeders are 
triple concentric 
lead- sheathed and 
armoured of 25, *1 
and ‘25 sq. in. 
cross-section, while 
the distributors are 
lead-covered  *079, 
036, 079 sq. in., 
laid on the solid 
system. Three-core 
and one- core pilot 
wires are laid with 
the feeders. The 
traction feeders are 
. in. cross- 
gection. The light- 


COLNE: Ехтевіов oF WORKS. 


ing area includes Cleckheaton: only, but the tramways, 
which form part of the British Electric Traction Co. s Spen 


units per annum, 


‘the installation of 


the demands upon 
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Valley Light Railways, are fed with power from the Cleck- 
heaton power station as far es (iomersal, Birkenshaw, 


CoLNE: Borwer House. . 


Heckmondwike and Liversedge. Energy is to Ъз sup- 
plied to the tramways at the rate of 1°5d. per unit for 
a minimum of 
400,000 units per 
annum, ld. per 
unit between 
400,000 & 500,000 


and 1:30, for all 
above the latter 
figure—a very low 
price, considering 
that the station is 
only just opened. 
The traction load, 
however, will not 
come on until next 
February. It iscon- 
sidered that, with 


the fourth boiler 
and steam dynamo, 
the plant will. be 
fully equal to all 


it for lighting and 
traction, and as it 
commences opera- 


COLNE: 


tions with a practically free supply of fuel, and a day load- 
almost from the start, there is every prospect that the 


financial results will be satisfactory even in 
the first year of working. 

The buildings cost about £5,000, and 
the plant and destructor between £15,000 
and £16,000; in addition, a further loan 
has been sanctioned for £6,000, so that 
in all the total expenditure, allowing 
for contingencies, will not be far short of 
£30,000. 

The consulting engineer for the whole 
scheme was Mr. C. A. Baker, to whom 
we are indebted for kind assistance in the 
preparation of this article; Mr. L. N. 
Philips was clerk of the works during the 
construction, and Mr. A. Pickersgill is the 
borough electrical engineer. The chairman 
of the Electricity Committee is Mr. F. W. 
Birkett, himself a practical electrician. 


Rochester, — An interruption of the 
electricity supply occurred in Rochester and 
Ohatham опе day last week about 5 o'clock in 
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|. COLNE ELECTRICITY WORKS. 


In our issue of October 3rd last we gave a short account of 
the inauguration of the new electricity works of the Borough 
of Colne, Lancashire ; some additional particulars and illas- 
trations of the machinery may be of interest to our readers, 
As in the case of the Cleckheaton works, in this case also 
the station starts operations with a traction load in prospect, 
the borough having undertaken to supply the power required 
for operating the Colne and Trawden Light Railways, und 
this fact has had an appreciable effect in accelerating the 
erection of the works. A special consideration in the design 
of the works has been the importance of installing such plant 
and buildings as would efficiently fulfil the present require- 
ments, and would lend themselves readily to extension as the 
demand develops, while, at the same time, incurring the 
minimum of immediate capital outlay. The whole of the 
work of design and erection has been carried ont by the 
borough electrical engineer, Mr. A. G. Cooper, with the 
exception of the architectural work, which was done by the 
borough surveyor, Mr. T. H. Hartley. 

The buildings, which are situated on the bank of the 
River Calder, are faced with stone, except in the case af the 
west end, which is of brick, with a view to future exten- 
sions. The interior is lined with brick, but in the engine 

| room the walls 
are plastered and 
coloured terra-cotta, 
witha boarded dado. 
The chimney is 
175 ft. high, and 
6 ft. diameter in- 
side. The engine 
room is lofty, well 
lighted and venti- 
lated, and ample 
space is provided 


— - in both this. and tlie 
И. |? ii ae TFE boiler: house for ex- 
2 Ai Ha WI tensions of the 
>; plant. As there-is 


a supplementary 
electricity supply 
from a refuse de- 
structor close by, 
which has been 
running since 
September last year, 
the necessity of pro- 
viding a large pro- 
portion of. resetve 
plant was not so pressing as is usually the case, hence the 
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The boiler house, which is at a lower level than the engine 
room, contains one Lancashire boiler, measuring 30 ft. by 
8 ft., supplied by Messrs. Yates & Thom; the working 
pressure is 160 Ibs. per square inch, and the boiler is fitted 
with a Proctor sprinkler stoker and a Hick-Hargreaves 
superheater. A Green economiser is installed, and the feed- 
water is supplied by а direct-acting pump of Messrs. J. P. 
Hall & Sons’ maké. A Körting ejector-condenser is also 
provided, and is fed with water from the river by means of 
two centrifagal pumps, driven by Greenwood & Batley 


motors. As astand-by to the feed pump an injector is pro- 


vided, which can be used with either live or exhaust steam. 


The generating plant at present consists of a standard 


Belliss high-speed engine coupled to a Greenwood & Batley 
compound-wound six-pole dynamo, running at 880 revolu- 
tions per minute, and generating 310 to 290 amperes at 500 to 
550 volts. In addition, there are two boosters and a balancer, 
supplied by Messrs. Siemens Bros. ; the former are intended 
for charging the storage batteries, and generate each 
80 amperes at 10 to 80 volts, while the balancer deals with 
an out-of-balance load of 100 amperes. The boosters can 
also be used for boosting the feeders if necessary. 

The main switchboard, which is shown in our view of ‘the 
engine room, consists of nine marble‘ panels, comprising 
three feeder, two generator, and one eac battery, booster, 
mid-wire, and station panels. The board was designed by 
Mr. Cooper, and built by Messrs. Cowans, Ltd., of Sal- 
ford. The instruments are mainly Crompton, with some 
Elliott Bros, and Thomson watt-hour meters.  B.T.H. 
circuit breakers are fitted. A small station lighting board 
is fixed near the main board. A travelling crane, built by 
Messrs. Rushworth Bros., is provided in the engine room. 

A battery of 270 cells has been installed by the British 
Power, Traction and Lighting Co. in a basement under the 
offices; this battery, of which we give a view, is arranged 
entirely on one level, and presents an imposing appearance. 
The output is 60 amperes for nine hours, with a much higher 
discharge rate in case of emergency. 

The destructor station is equipped with a Parsons turbo- 
generator of 150 H.P., a Körting condenser, and two Babcock 
boilers, The dynamo coupled to the turbine is of Messrs. 
Siemens Bros.’ make. The pumping plant at the riverside 
consiste of two de Laval centrifugal pumps, driven by Green- 
wood & Batley motors. | Е | 

The distribution system ів of the three-wire type, with 
a supply pressure of 240 volts at consumers’ terminals, The 
feeders are triple-concentric cables, and the distributors 
three-core cables, all made by the British Insulated Wire 
Co, Ltd. Lighting is charged for at 6d. and 25d. per 
unit, or 44d., and power at from 23d. to 14d. The whole 


cost of the works has been £24,000. 


Mr. A. G. Cooper is the resident engineer, and Mr. H. N. 
Nugent is assistant engineer. Starting with a profitable 
traction load assured, the undertaking has good prorpects of 
a successful result being attained at an early date. 
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TELEGRAPH AND TELEPHONE NOTES. 


(Continued from page 984.) 


Oldham Telephones.—The draft of the license for a 
municipal telephone exchange serving Oldham, Shaw, Royton, 
Middleton and Chadderton, has been submitted to Oldham T.C. 
from the Postmaster-General. 

The. Pacific Cable.—In our issue of November 7th 
(p. 791) in the abeence of exact electrical data, we calculated 163°5 
letters per minnte as the possible speed over the Vancouver— 
Honolulu section of the Pacific cable. We note that in the House 
of Commons last week, the Postmaster-General said that the cable 
had been laid in perfect condition, and that the tests for insulation 
and conductivity were satisfactory. The consulting engineers of 
the Pacific Cable Board had conducted a series of speed trials over 
the Vancouver to Fanning section of the cable. These testa showed 
that the cable was capable of carrying 85 letters a minute with 
hand working, 100 letters a minute with automatic curb working, 
and, approximately, 168 letters a minute (84 letters each way) with 
duplex and automatic curb working. These tests, he added, exceeded 
the anticipations of the expert witnesses who gave evidence before 
the Pacific Cable Committee. 

The Times correspondent at Ottawa reporta that the effectiveness 
of the Canadian cable route was thoroughly demonstrated on 6th 
inst., a cable message sent by Sir §. Fleming to the Mayor of 


Ottawa circling the globe in 6 hours and 3 minutes. The time of 
transmission between Brisbane and London vid the Pacific and 
Commercial cables was 18 minutes, and between London and 

isbaue over the Eastern Extension lines, 5 hours and 45 minutes. 

Sir Edward Bassoon has asked the Postmaster-General whether 
he is aware that the Pacific Cable Board вте about to enter into a 
pooling arrangement with the Eastern. Extension Telegraph Co. ; 
and, if so, whether he will veto the proposal in the interests of 
reduced cable charges. Mr. Austen Chamberlain has replied that 
he has no reason to suppose that such an arrangement is con- 
templated by the Pacific Cable Board. Bat the Postmaster- 
General. is not directly represented on that Board and has no | 
control over ita proceedings. | 


Telegraphic Interruptions and Repairs :— 


CABLES. IwTrERRUPTED, REPAIRED, 
Latakia- Cyprus oe ee oe ee ae ee June 20, 1999 eo oe 
Communication with Carthagena and Barran- А run 2 
quilla (Columbia) 2s Vs 2а E .. Deo. 8, 1900 .. m 
idad-Demerara No. 1 oe oe oe se Aug. 27, 1901 ee ee 
Dominica-Martinique .. 5 "ә ss . May 8, 1902 эө 
Dominica-Guadeloupe. . T x - .. Nov. 4, 1902 
St. Luoia- Martinique э se .. Мау 8, 19002 
Gusdeloupe-Martínique x са тА .. Мау 9, 1903  .. 
Sante Crus de Ten e to Tejita de Teneriffe July 4, 1902 
Puerto Plata-Martinique .. vs is .. July 10, 1902 
Guantanamo-Mole St. Nicholas 25 .. Aug. 4, 1902 
enne-Pinheiro - s Vs .. Aug. 18, 1902 .. 
Bt. Lucia-8t. Vincent .. „ Sept. 19, 1902 ,, 
Reissi-Issa es Ф se Oet. 22, 1903 ее 
Reissi-Yemani .. Oct. 22, 1902 В 
Cadiz-Teneriffe .. A . Nov. 8, 1902 w 
Zanzibar.Mombassa .. s .. Nov. 25, 1902 .. December 5 
Sltvebondo-Bandjermasin .. .. Nov. , 1902 .. December 6 


LAXDLINES:— 


Route via Hanekin on Persian territory. i Pom 2. 160 


Communication with 'Tientsin and Taku 

Helam ее ° э ee @e ee Jul 18, 1900 oe ee 
Communication with Maranham .. .. Bepí. 19, 1902 
Majunga-Tananarive .. ide .. Nov. 80,1902 .. December 8 
Odessa-Nicolaiew 25 T .. Dec. 6, 1902 .. December 6 
Rowno-Odessa.... я : " .. Dec. 8, 1900 .. December 9 


Wireless Telegraphy.—It was recently announced in 
these columns that at the instigation of the Congo Free State 
Administration, Lieutenant de Bremaeker had left Brussels for the 
Congo to instal a Массопі system at Banana and Ambrisette. The 
work has now been completed, and although there is a large mountain 
situated between the two stations, the working of the installation 
bas proved most successful. At each station a pole over 70 yards 
high has been erected, and a portable cabin built to contain the 
instrumente. A petroleum motor is used to drive a dynamo for 
charging the accumulators. The Ambrizette Station, situated on 
Portuguese territory, is 75 kilometres from that at Banana. The 
installation. has cost the Congo Free State Government 25,000 
francs (£1,000). 


А k [| З 
r: ы т иы т A a Pee ee ee ey 


CONTRACTS OPEN AND CLOSED. 


OPEN. 

Barrow.—January 5th. Two 250-kw. steam generators, 
switchboards and piping. See Official Notices " December 5th. 

Blackpool.—December 24th. Poles, arms and brackets, 
cables, trolley wire, bonds, insulators, &c. See “Official Notices " 
to-day. 

Bradford.—December 13th. Electric lighting for the 
new central batbs and public hall. Specifications (£1 18.) from the 


City Architect. 


Bray.—December 15th. Supplies for one year for elec- 
tric light works. See “Official Notices " to-day. 


Brighton.—December 23rd. Tramway tracks, bonding, 
and wood paving. See “Official Notices " November 28th. 


Brussels.—December 24th. The Belgian Post and 
Telegraph Administration want tenders for galvanised iron wire, 
and telegraphic and telephonic instruments. 


Bucharest.—December 24th. The Department of Poste 
and Telegraphs want tenders for 50,000 kilos of galvanised steel 
wire of 2 millimetres thickness. 


Buluwayo.—February 26th, 1903. Establishment and 
working of an electric tramway. Вее “Official Notices Nov. 21st. 


Cardiff. December 18th. Tramway tools. See “ Official 


Notices to-day. 


Clacton.—December 22nd. Two Economic boilers, 
piping; two 100-xw. steam dynamos, balancer and boosters; 
switchboard; cables, &c.; accumulators; crane. See “ Official 
Notices November 14th. 


Devonport.—December 29th, Overhead equipment for 
Corporation tramways. See “ Officia] Notices” December 5th. 


` - 
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See “ Official Notices " to-day. 
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France.—January lst. The Prefectural authorities of 


the department of Calvados are inviting projects until January lst, 
1903, for the construction and working of an electric tramway, 


for the transport of passengers and goods between Trouville and 


Honfleur, a distance of about 10 miles. Particulars may be 
obtained from, and proposals are to be sent to, La Prefecture de 


К Calvados, Caen. 


Glasgow.—January 5th. 100 electric motor equipments 


and spare parts. See Official Notices" to-day. 


Hebden Bridge. — December 22nd. Gas engines, 
dynamos, booster and balancers, battery, switchboard, crane and 
cables. See Official Notices December 5th. 


Lowestoft.—January 7th. Motor cars, trucks, motors, 
and equipments, and track sweeping aad watering car. Bee 
“ Official Notices" to-day. 


Luton.— December 15th. 
* Official Notices " December 5th. 


Roumania.— December 24th. The Roumanian Post aud 
Telegraph authorities in Bucharest are inviting tenders for the 
supply of 50 tons of galvanised steel wire 2 mm. diametcr. 


Salford.—December 20th. 1,140 yds. of lead-covered 
cable. See Official Notices to-day. 


Stalybridge.—January 5th.. Cables, telephone and test 
wires, high and low tension awitchboards for main and sub-stations. 
See '' Official Notices” to-day. 3 


Stoke - upon - Trent. — January 14tb. Destructor, 
boilers, pumps, conveyor, economiser, ateam dynamos, balancer, 
boosters, switchboard, battery, mains, &c., cranc, and workshop 
machinery. Bee Official Notices to-day. | 


sunderland.—Janusry 2nd. Lancashire boiler, with 
fittings, &c. See Official Notices December 5th. | 


Swindon.—December 29th. Wiring of Town Hall. 


Distributing mains. See 


` 


Sydney. N. S. W. — December 17th. Cables, joint boxer, 
&c. See Official Notices November 28th. . 


Wallasey.—January 15th. Steam dynamo, Lancashire 
boiler, condensing plant and cooling tower. See “Official Notices " 
December 5th. 


Wigan.—December 29th. Switchboard extensions, and 
supply of cable. See " Official Notices " to-day. 


Wellington, N.Z.—January 21st. Supply and installa- 
tion of all material, including power house equipment, overhead 
work, track work, feeders, tramcars, &c., for tramways. See 
Official Notices to-day. 


і 


CLOSED. 


Bradford.—The Tramways Committee has accepted the 
tender of Messrs. G. F. Milnes & Co., Ltd., for fitting car top 
covers to six car bodies being made for them at £50 per car. 


Colchester.—The T.C. has accepted the tender of 
Messrs. Siemens Bros. & Co., Ltd., for the supply of a motor- 
generator needed for the winter's supply of current to the Camp, 
for £219. 


Darlington.—The T.C. on December 4th accepted the 
tender of Messrs. Parker & Sharp, for the supply of a second 
engine and dynamo at the E.L. works. 


Dartford.—The U.D.C. has accepted the tender of 
Messrs. 8. W. Gibson & Co., of Dartford, for the wiring of houses 
in the district. There were 11 tenders sent in. 


Dungannon,—The following were the chief tenders 
received by the U. D. C. on September 24th for carrying out the 
work comprised in all the sections of the specification— i. e, 
dynamos, switchboard, engines, producer plant, battery, mains and 


public lamps: 
C. N. Robinson, Dublin .. T es es .. 44.752 18 10 
Johnson & Phillips. London oe $ . 4,070 17 0 
National Electric Wiring Co., London T .. 4,250 0 0 
Marshall & Woods, London e . 4,185 0 0 
Porte & Oo, Dublin Я oe sha a .. 3.967 17 7 
Coates & Son, Belfast — .. . oe ee .. 8,958 18 0 
Smith & Parkes, Belfast .. - ee os .. 3,950 0 0 
Nicholson & Co., Manchester .. - КЕ 3,759 8 0 


On the lowest tenders being amended to inclnde Westinghouse 
engines, the tenders of Messrs. Coates aud Messrs. Smith and 
Parkes were finally considered by the Council, and were :— 
Costes & Son, Belfast i "T 22 . £4,460 0 0 
Smith & Parkes, Belfast. . (provisionally accepted) 4,430 0 0 
The dynamos included are direct connected machines by Messrs. 
Laurence, Scott & Co., the switchboard by Messrs. Statter & Co., 
the battery by Messrs. Sanders Rheders, the underground mains 
by Messrs. Glover & Co. CE | 
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The U.D.C. on 4th inst. approved the conditional acceptance of 
Messrs. Smith & Parkes’s tender. Application is being made for a 
£6,000 loan to carry out the work. 


Gravesend.—The Т.С. bas accepted the tender of 
Messrs. Gardner & Co., for supplying and fixing electric light 


fittings in the municipal buildings. 


Horsham.—The U.D.C. last Friday accepted the tender 


of Reavell & Co., for the supply of an engine and dynamo at 
£1,488, boiler and setting at £820, piping at £100, and extensions 
to switchboard at £63 for the E.L. works. 


London,.—The following is a list of the four lowest ten- 


ders received by the L. C. C. for the roadwork and platelaying in 


connection with the reconstruction of the New Cross to Greenwich 
section of the tramways :— 


With Askham With Lorain With Hadtield 

Name of firm special work. special work. special work. 

£ в. d. 4 wd. £ sd 

Dick, Kerr & Co. — 208.218 19 5 211,985 01° 
W. Griffiths & Co. 213,279 12 11 221,724 6 2 227,295 147 
E. Nuttall y А — 215,151 9 11 219,151 9 11 
J. G. White & o. — 218,005 12 4 216,620 10 4 


The contract has been divided between Messrs. Dick, Kerr & Co. 
and J. G. White & Co., the amount of the tender in the first case 
being £102,066, and in the second £109,679. 


Malvern.—The sub-contract for two 150-H.P. engines 


‘has been let by Messrs. Dick, Kerr & Co., Ltd., to Messrs. Belliss 


and Morcom, Ltd. 

Norwich.—The Norwich Electric Supply Co, have 
decided to instal an 850-u.r. Willans engine for direct coupling to 
a dynamo of Siemens Bros.’ make. 

South Wales.— The South Wales Electrical Power 
Distribution Co. have placed an order for extensions with Willans 


and Robinson, Ltd., of Rugby, for four 600-н.р. engines for direct 
coupling to dynamos of tbe Westinghouse Co.’s make. 


Stalybridge.—The Stalybridge, Hyde, &c., Tramways 
and Electricity Board has accepted the tender of Messrs. Herbert 
Morris & Bastert, Ltd., for the supply of four 7}-tons hand. 
travelling cranes and gantry rails. . i 

Swindon.—The T.C. has accepted the tender of Messrs, 
Venner & Co. for the supply of electricity moters at £217. 


FORTHCOMING EVENTS. 


Friday, December 12th.—Edinburgh Students’ Engineering Society. 
| Annual dinner. 
At 7.40 p.m. North-East Coast Institution of Engineers 
and Shipbuilders. Meeting in the Lecture Hall of 
the Sunderland Literary Society. Paper on“ Large 
Stop Valves for High Pressure Steam,” by Mr. J. H. 
Gibson. 

Saturday, December 13th.— Association of Engineers-in-Charge. 
Visit to Haggerston Electric Light Station. 

Monday, December 15th.—At 8 p.m. Society of Arte. Cantor lec- 
ture No. IV., by Prof. V. B. Lewes, on “The Future 
of Coal-Gas and Allied Illuminants." 

Wednesday, December 17th.—Institution of Electrical Engineers. 

Annual dinner in the Grand Hall of the Hotel Cecil. 

Thursday, December 1kth.—At 8 p.m. Institution of Electrical 
Engineers. Meeting at the Institution of Civil Engi- 
neers. If the discussion on Dr. Fleming’s paper is 
concluded at the meeting on the 11th inst., the follow- 
ing paper will be read :—“ Notes of Recent Electrical 
Designs,“ by Mr. W. B. Esson. 

Friday, December 19th. — At 8 p. m. Electro- Harmonic Society. 
Smoking Concert at the Holborn Restaurant. The 
chair will be taken by Mr. James Swinburne, President 
of the I.E.E. 

At 8 p.m. Institution of Civil Engineers. (Students 
meeting.) Paper to be read on “ Electricity Supply 
from Double Current Generators,” by Mr. P. R. Wray. 


NOTES. 


Poesy.— In the warmth of the noble emotions which filled 
us last week, when offering our heartfelt thanks to an esteemed 
contemporary for the poem dedicated to the Review, we fell, quite 
naturally, into the state of being identified with the mentally 
aberrated mendicant to whom we referred, and credited Sir 
Alexander Mackenzie with a composition which was the work of the 
late Sir Arthur Sullivan. Having gradually regained our DO 
condition, and now possessing our soul in “ Patience,” We hasten to 
correct. our pardonable error. А 
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A Novel Emergency Brake.—While the question of 
electric-car brakes is occupying the minds of so many readers of the 
ELECTRICAL Review, it is interesting to find in the current number 
of the Street Ratlway Review (N.Y.) the illustrated description of a 
kind of brake such as none of our numerous correspondents appear 
to have dreamt of. Indeed, it is probable that the invention can be 
attributed directly to a supper of canned lobster and cucumber. 
First figure to yourselves an arrangement which transmits the 
extraordinary stresses resulting from the rapid deceleration of a 
car in an emergency through the platform bearers, or knees, which, 
in fact, appears to be deliberately intended to shear the platform 
from the car body. One might be pardoned for thinking that the 
thing was invented by some artless car builder. The drawing 
pourtrays a square rocking shaft pivoted in the outside bearers and 
situated near the end sill, bolted thereto being a pair of trunnions 
carrying between them а drum having. flanges like a rip-saw. Оп 
the drum isa steel friction band, of which the free end is connected 
by a chain or cable to а brake staff fixed in the usual position at 


the end of the platform. Normally the brake drum is tucked in 
under the car body ; when brought into action it descends till the 
teeth of the flanges are in contact with the paving. The grip of 
the teeth causes the drum to revolve, and the friction between the 
drum and the steel band, which can be regulated by the driver, 
tends to stop this revolution, and so dissipates the energy of 
motion, till finally the car is stopped. It is difficult to see any 
valid reason for the statement in the description that the drum 
cannot be locked by the friction band, and so skid on the pave- 
ment; and it is certain that, as an emergency brake, the device 


(taking it seriously for a moment) would be effective only when 


tearing up pavement at à maximum rate. One of these charmingly 
simple and destructive instruments would be fixed at esch end of 
acar, and it would be more amusing to see than to feel a car 
being up-ended by the accidental dropping of the brake idrum on 
tho trailing end. 


Royal Institution.—The following are included in the 
lecture arrangements before Easter:—Prof. Н. Б. Hele-Shaw, six 
lectures (adapted to young people) on “ Locomotion: on the 
Earth; through the Water; in the Air" (experimentally illus- 
trated); and six lectures by Lord Rayleigh. The lectures on 
Tuesdays and Thursdays during the season 1903 will be delivered 
at five o'clock instead of three, as in previous years. 'The Christmas 
course of juvenile lectures and the Baturday lectures will continue 
to be delivered at three o'clock. The Friday evening meetings will 
begin on January 16th, when a discourse will be delivered by Prof. 
Dewar on "Low Temperature Investigations"; succeeding dis- 
courses will probably be given bv Prof. W. E. Dalby. Sir Herbert 
Maxwell, Bart., M.P., Principal E. H. Griffiths, Prof. E. A. Schäfer, 


the Right Hon. Lord Kayleigh, and other gentlemen. 


King's College Engineering Society. — The ninth 
annual dinner of this society was held on Saturday last at the Hotel 
Cecil, Prof. E. Wilson, Wh. Sc., M. I. E. E., in the chair. The guest 
of the evening was Prof. John Perry, F.R.S., who delighted his 
hearers with a humorous speech, which was highly appreciated. 
The Príncipal of King's College replied to the toast for the '' College 
aad Staff,” and set forth the position which the college occupies in 
connection with the new London University, and the urgent need of 
endowment. The chairman announced that Mr. J. 8. Highfield, a 
former member of the Society, had recently been appointed engi- 
neer-in-chief to the Metropolitan Electric Supply Co. He also 
gave a brief résumé of the history of the Society, which was founded 
55 years ago. The speeches were interspersed with a flute solo, and 
songs given by the staff, students and Mr. F. Dale. The evening 
passed off very successfully, 113 past and present students beiug 
gathered together. 


The British Association in South Africa.— Reuter's 
Agency is informed that the suggestion that the British Associa- 
tion should hold its annual meeting for 1905 in South Africa 
emanated from the new South African Association of Science, of 
which Sir D. Gill, Astronomer Royal for the Cape, is president. 
Before the last meeting of the British Association at Belfast invita- 
tions were sent from the municipalities of Cape Towa, Kimberley, 
Balawayo, and other centres in South Africa, and it is understood 
that these have been accepted, and that the session of 1905 wil) be 
held in South Africa. Scientific papers will be read at various 


centres in the South African colonies, and visite will be paid to 


numerous places of interest. A sum of £7,000 has been collected in 
South Africa for the entertainment of the Association. While in 
Rhodesia the scientists will be the guests of the Chartered Co., who 
will place their railways at their disposal, and, among other tnings, 
take them by special train to the Zambesi, where they will stay at 
the new hotel to be erected near Victoria Falls. Probably the 
guests will leave England in a special steamer.—The Tines. 


The American Mechanicals.—Tbe American Society 
of Mechnnical Engineers met in New York last week (from 
December 2nd to 5th), but the president, Mr. E. H. Reynolds, 
being ill, his address was fot delivered. Among the papers read 
during the convention were the following :— 


" Entropy Analysis of the Otto Cycle," by S. A. Reeve. 

Apparatus for Obtaining a Continuous Record of the Position 
of an Engine Governor,“ by J.C. Rilex. NS 

" Fly-Wheel Capacity for Engine-Driven Alternators,” by W: I. 
Slichter. Р о E ; 

" A Surveying Instrument in the Machine Shop," by C. C. Tyler. 

" Gift Propositions for Paying Workmen," by Frank Richards. 

„Analysis of Commercial Valae of Water-Power per Horse- 
Power per Annum," by A. F. Nagle. 


Northampton Iustitute,—On Wednesday last week 


the Lord Chancellor distributed the prizes and certificates gained 


during the past session by the students of this Institute. Dr. 

Walmesley, tbe principal, having reported regarding tbe work of 

the session, the Lord Chancellor delivered a brief and interesting 

speech, in the course of which he:said that the one thing that he 

thought was destructive of the commercial reputation of & nation 

was a cheap and bad article. Such institutions as the Northampton 
Institute were the great remedies in modern times for the “cheap 

and nasty” article. It was what they supplied in the way of 
technical education that would enable the commerce of this country 
to achieve again the reputation which, in some aspects, had been 
diminished in modern times. A conversazione was subsequently 
held in accordance with the usual custom on such occasions. This 
appeared to be far more to the liking of the general public assembled 
in the great hall than technical education speeches, for the applause 
following Lord Halsbury's utterances had not died away when there 
was a more or less general rush on the part of the public to get into 
the various rooms, to eat buns, or to obtain the best positions from 
which to watch swimming and gymnastic displays. But the 
management, evidently possessing a correct idea of the taste of the 
general public ia these matters, had prepared for this eventuality, 
and had given instructions for the exits to be kept closed until the 
end of the distribution of prizes and the delivery of the usual 
courtesies, such as votes of thanks to his Lordship and Mr. Sebastian. 
The result was that s crowd of several hundreds of persons re- 
mained standing near the doors for about half an hour, saving up 
their energies for a squeeze out of imprisonment at the moment 
authority was relaxed. We do not say how far the Institute autho- 
rities were justified in confining people against their will, but it is 
regrettable that good manners were not the most highly developed 
characteristic of many of the visitors present. We went a round 
of the workshops and class rooms, to see once again the practical 
technical side of the Institute. It is hardly necessary to remark 
that the great balk of the people did not find these of such 
absorbing interest as to call for a visit, while the amusement 
sections attracted vast crowds. Would it not be better in future 
to have the distribution of prizes and the conversazione on different 


days? 


‘Liverpool Electrical Undertakings,—In a repre- 
sentation which has been made by the City Council of Liverpool to 
the L.G.B., with respect to a proposed inclusion of the County 
Borough of Bootle and adjoining districts, in the City of Liverpool, 
certain facts respecting the Liverpool tramways and electrical 
supply are stated. Since the Corporation came into possession of 
the tramways in 1897, 68 miles of track have been reconstructed 
for electric traction, and nearly 40 miles of new lines have been 
constructed, making a total of upwards of 100 miles of track with 
an equipment of 400 regular electric cars, traversing 21 routes to all 
parts of the city. The expansion of the system since it was taken 
over by the Corporation has been as under :— 


Percentage 
1897. 1901. increase. | 
Passengers 38,109,084 101,108,780 163:2 per cent. 
Mileage 6 013,182 10,970,063 824 n 
Receipts £290,743 £468,383 611 „ 


The fares on all routes are less than one halfpenny per mile, the 
average length of the penny stage beiog 7; miles. The capital 
expenditure on the Liverpool tramway system to December 3186, 
1901, amounted to £1,749,428. As regards a supply of electricity, 
it is stated that on July lst, 1896, the Liverpool Corporation 

urchased the undertaking of the Liverpool Electric Supply Co., 
Lu. for the sum of £400,000, the share capital of the company at 
that date being £250,000. The prices charged at that date were:— 
For lighting, 74d. per unit; for power, 5d. The capital expended 
on the electric supply undertaking up to December 31st, 1901, 
including the purchase money paid to the Liverpool Electric Supply 
Co., was £1,157,622, inclading the Garston undertaking, The prices 
charged for electrical energy as from April 1st, 1892, have been :— 
For lighting, 34d. per unit up to 3,000 units per quarter; 3d. in 
excess of 3,000; for power, 2d. per unit up to 3,000 units per 
quarter, and lád. per unit in excess of 3,000. For lighting 
Corporation buildings, the charge is 3d. per unit, and for street 
lighting 2d. per unit. The charge for energy for the tramways is 
1:2d. per unit. The output for the year ending December 31st, 
1901, was:—For lighting and power, 6,235,634; for tramways, 
13,782,508; total units, 20,018,142. The electrical generating 
stations contained plant of 29,420 н.р. The number of consumers was 
3,872, and the equivalent number of 16 с.р. lamps connected ќо the 
mains was 180,990. 
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Acetylene Black.—We learn that in Switzerland there 
is a factory manufacturing.a black pigment from acetylene obtained 
from calcium carbide, according to a process invented by M. Hubov, 
of Paris. It is said that the whole of the’ product can be disposed 
of without trouble, as the shade of the pigment is good, and it is 
free from any greasy matter which would prevent the printers’ ink 
or paint made from it drying properly. Acetylene black is also 
employed in calico printing with gratifying results. It is reported 
that another works may soon. be terected either gin England or 
France for the same purpose. In Switzerland the crust found round 
the ingots of calcium carbide coming from the electric furnace was 
originally used for generating the acetylene needed for the manu- 
facture of the black; but now owing to the lower price of the 
prime material, good carbide is employed. The Hubou process 
consists in pumping acetylene into steel cylinders to a pressure of 
some 2 atmospheres net, thenjpassing an electric spark through the 
vessels, which causes the gas to dissociate into its elements, carbon 
and hydrogen. The hydrogen is collected in a suitable holder, and 
put to any convenient work; the carbon is ready for sale. F Only 
the question of price remains to make this Hubou process а (most 
important one, for but few people have any, idealiwhat enormous 
quantities of lampblack are consumed every day in the form of 
printers’ ink, and what an unsatisfactory material ordinary lampblack 
always is. 


An Electric Glass Factory.—According to L’ Industrie, 
a glass factory has just been opened at Deutsche Matrei, in Tyrol. 
The glass is manufactured by a new process invented by Messrs. 
Volcher & Becher, of Cologne, which makes use of the electric arc 
in order to obtain the extreme temperature without running the 
nek of devitrification. The great difficulty which had to be over- 
come was the fact that glass when in state of fusion acte as a con- 
ductor. The inventor constructed a special kind of apparatus in 
which the carbon electrodes do not come into contact with the 
molten mass, and in which enormous resistances are placed in the 
circuit by means of metal bricks which form the crucible. Electric 
current to the extent of 3,000 н.р. is used in tbe factory, and is 
furnished by a neighbouring calcium carbide factory. The process 
is still in an embryo stage, and, unfortunately, does not as yet allow 
glass to be produced so economically as by the old method. It is 
claimed, however, that the clear glass plates are particularly 
beautiful. : 


Electric Traction with Alternating Currents.— 
Speaking of the victory of direct current over alternating current 
in connection with the London Underground Railways, and about 
the single-phase installation which the Westinghouse -Electric Co. 
are about to carry out on the Washington—Baltimore line, the Electro- 
technische Zeitschrift makes the following remarks :—“ The decision 
of this commission (the arbitration of the Metropolitan and Metro- 
politan District Railways) cannot be considered as final as far as 
railways in general are concerned, for since that time the electrical 
engineers of England, Germany and America have been energetically 
engaged on the problem, and the technical success of the alternating 
system may be regarded as assured. In fact, there is a large 
number of alternating current railways in successful operation on 
the European Continent. An objection which the supporters of the 
direct-current motor advance against the alternating-current motor 
is that the small air-gaps of the latter increase the number of repairs, 
while ‘a second is that of the low acceleration. In both cases 
practice has proved the contrary. In support of this, we give an 
extract from a letter we received a few days ago from Prof. Kübler. 
This gentleman, who has just been conducting some trials on the 
Burgdorf. Thun railway, makea the following statement :—‘ The 
results of my experimente, which took place in the presence of Mr. 
Krahenbuhler and Mr. Morgenthaler, of the Brown, Boveri Co., 

-cannot be properly determined at this early date, on account of the 

great amount of calculation they must necessarily entail. But I am 
able to say at once, that the alternating-current system has un- 
doubtedly proved its excellence during the three years of actual 
operation. There bave been no motor repairs. The line pressure is 
higher (850 volts) than it was at the beginning without causing any 
difficulties. With reference to the alleged heating of the motors, I 
made a trip on a goods trains with a locomotive which is used for 
shunting purposes, and at another time I had a train consisting of a 
motor car and three trailers started about 20 times rapidly in suc- 
cession. Inthe latter case the train was run up an incline and the 
motor finally cut out when running at full speed.*- Notwithstanding 
this, the windings were barely warm to the band.“ 


B.E.T. Club.—On Wednesday, December 3rd, this club 
gave its annual smoking concert at the Crown Room, of the Free- 
mason’s Tavern. Mr. J. B. Raworth'presidedi,withilhis, customary 
aplomb, prefacing the evening with a:speech in whichihe regretted 
the absence of Mr. Garcke owing to temporary indisposition. The 
evening turned out a great success, some 250 being present. The 
programme was excellent, and included several gooditurns by well- 
known artiste who were received with loud applause. The flourishing 
condition of this club would seem. to prove that the energies of the 


company to which it is attached is by no means exbausted by ita. 


tentacular activities. 


Industrial Co-operation.—The Times says that Messrs. 
Clarke, Chapman & Co., engineers, Gateshead, have issued'a circular 
to their employés, inviting their suggestions with a view to develop- 
ing industry by tbe use of machinery or appliances that would 


cheapen or improve the quality of the work. The suggestions are 


to be sent in in writing at the beginning of each month, and their 
merits wil be considered by a committee. The workmen will 


receive a pecuniary reward. 


French Accumulator Tests.—The Centrablatt für 
Accumulatoren und Elementenkunde publishes details of tests 
carried out by order of the French Minister of the Marine with 
secondary cells of French manufacture—presumably for use on sub- 
marines. The method of testing the durability of the cells was as 
follows :—The cells submitted by the various manofacturers were 
connected up in series to form one battery, and were charged and 
discharged 250 times. A current of 330 amperes was used for the 
first charging operation for a period of four hours, and subsequent 
chargings were carried out with the same current for a period 
equivalent in ampere-hours to a 50 per cent. increase on the рге. 
vious discharge from the battery. The discharge was carried out at 
660 amperes, and was continued until the E.M.F. of any cell had 
fallen to 1:65 volts Two chargiogs aud dischargiogs were com- 
pleted daily, and Sanday was observed asa rest day. The level of 
liquid in each cell was preserved constant by addition of water or 


acid during the period of the test. The cells which fell below 


165 volte in less than balf an hour from the commencement of any 
period of discharge were withdrawn from the series, and the plates 
submitted to a final examination in the presence of a representative 
of the makers. The number of cells entered for the test was 31, 
these being submitted by 13 manufacturers. The experiment con- 
tinued from October 10th to March 17th, aud on the latter date 
only five cells were left as survivors of the durability test. The 


following are the trade names and final E. M. Fs. of these five cells: 


—Heinz (1:860 volts) Union (1°790 volts), Metaux (1772 volts), 
Max (17714 volts), Fulmen-d'Arsonval (1:650 volts). Of the above 
five makes of secondary cells, the first four are manufactured exclu- 
sively with pasted plates. The maximum weight of accumulators 
for the French Navy is fired by the Ministry at 225 kg. The 
Heinz cell had:a total weight of 181 kg., of which 106 kg. repre- 
sented the weight of the plates.— Scientific American. 


Electrically Operated Elevators.—There are com- 
paratively very few elevators operated by alternating current in 
this country. One reason, perhaps the principal reason, is that 
most of our alternating current stations distribute single-phase 
current which, so far, has made very little headway in the matter of 
power work. In the States, two-phase distribution is not uncommon, 
and in New York, both continuous and two-phase, is available 
from the public mains. It is interesting to learn, therefore, 
that in New York there are about 3,000 elevators operated by con- 
tinuous and 300 by alternating current, and the question arises as to 
which method, in practice, has proved itself the superior. To deter- 
mine this, Prof. G. F. Severs, of Columbia University, with the 
assistance of the senior students, made some 20 teste, the results 
of which are embodied in a paper read a short time ago 
before the American Institute of Electrical Engineers. Whilst 
the paper is somewhat inconclusive, there seems to be little 
room to doubt that the advantages are all on the side of the con- 
tinuous current methods. The alternating system labours under the 
disad vantage that there is no satisfactory method of control, and in 
moet of the cases tested there was no controller or starting switch, 
the circuit being closed direct on the motor through a D.P. switch. 
On the other hand, all the continuous current motors were equipped 
with proper starting apparatus, so that whilst the curves and tables 
show that the maximum demand and consumption of energy are 
considerably less with continuous current than with alternating 
current motors, the latter are handicapped by the system employed. 
The test readings have been reduced to a common basis, and plotted 
in curve form, the basis being a lift of 40 ft. in 30 seconds witha 
load of two passengers. On the average, the cage was over-balanced 
to the extent of 500 lbs. We note from the curves that, in ascend- 
ing, the maximum demand at starting was 14 Kw. for the continuous 
current and 28 for the alternating current, whilst the energy con- 
sumption for the full lift is inthe proportion of 1:5 to 1. Descend- 
ing, the maximum demand was, respectively, 17 and 26 gw., and 
the energy consumption in the proportion of about 1:08 to 1. From 
another curve we find that, with magnet control, a continuous 
current motor taking up 23 passengers ata maximum speed of 200 ft. 
per minute, took a maximum of 225 amperes at 110 volts (100 at the 
motor terminals), falling to 150; and, with only two passengers, & 
maximum of 14U amperes, falling to 15. As was pointed out in the 
discussion, these results are by: no means the best that can be 
obtained ; in fact, the starting currents are excessive, and the curves 


. Bhow bad gradation of the starting resistances, although they 


represent makers’ ordinary practice. One s er, 8. G. Neiler, 
gave figures obtained with elevators installed under his specifica- 
tions, in which the starting current did not exceed the running 
current by more than 15 per cent., against the over 800 per cent. 
given above. He said that to make results at all comparable, they 
should be reduced to EKw.-hours per ton per mile per hour, and 
neglecting the starting energy, he had obtained results of 
0'676 Kw.-hour per ton-mile per hour. Mr. J. W. Mabbs con- 
sidered that the excessive starting currents required by electrical 


. elevators rendered accumulators necessary, and ssid that no 


electrically operated elevator was so economical, or could compare 
favourably as to speed with the hydraulic elevator where high 
speeds and quick acceleration were demanded. 


Personal,—Sir Benjamin Baker, K. C. M. G., has been 
appointed а Knight Commander of the Bath in recognition of 
his services in connection with the construction of the Nile 
ret exvoir. 
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Mr. G. W. King, car shed superintendent to the Potteries Elev- 
trie Traction Co. at Stoke-on-Trent, on leaving to take up the 
position of manager of the Wrexham Electric Tramways, has been 
presented by. the employés with a marble clock and pair of 


bronzes. 


For Sale. — Electric fitting and brass foundry business at 


Birmingham. See our advertisement pages to-day. 


Diesel Motors for Russia.—It is reported that the 
Russian State Railway authorities have placed the order for the 
establishment and equipment of a large central electric lighting 
Maschinen- 
fabrik, Augsburg, Germany. It is stated that the plant will com- 


plant at the railway station at Kiew with the Augsburg 


prise four 400-н.р. Diesel motors. 


Auction Sale.—On 18th inst. Messrs. P. Huddleston 


and Co. will sell by auction at the Electric Light Station, 
Broadheath, Manchester, a 50-H.P. Browett-Lindley engine, a 30- 


Kw. alternator, combined engine and induced draught fan, and 
other engines, dynamos, and apparatus. See our advertisement 


pages this week. 


Appointments Vacant.—Bermondgey B.C. wants a clerk 
for the electricity department at £2 ; a borough electrical engineer is 
wanted at Morley; mains superintendent for Motherwell at 
£2 5s.; a junior assistant at £104 for Burnley; the L.C.C. re- 
quires an assistant electrical engineer for its tramways at £500; a 
chief engineer for Dundee at £400; an assistant mains superin- 
tendent for Sunderland at £90; an electrical adviser for 
Colombo, at Rs. 10,000. See Official Notices to-day. 


THE CENTRAL STATION ENGINEER. 


Taz Tramways Committee of Sheffield T.C. has increased the salary 
of Mr. H. E. Yersory, assistant electrical engineer, from £260 to 
£280 per annum from June 7th next, and that of Mr. E. J. Marsa, 
chief electrical superintendent, from £160 to £200. The E.L. 
Committee has increased the salary of Mr. H. 8. R. Parton, secretary, 
from £300 to £325. | 

Mr. J. 8. HIGHFIELD, the electrical engineer for the Corporation 
of St, Helens, has been appoiated by the Metropolitan Electric 
Bupply Co. to the position of chief engineer. 


Mr. James A. RonBEnTSON, chief electrical engineer with Messrs. 
Denny Brothers, Dumbarton, has been appointed electrical engineer 
for Greenock, at a salary of £250 per annum. There were 70 
applications. 


The Swindon Lighting and Tramways Committee has made the 
following appointments :— Assistant electrical engineer, Mr. R. W. 
Gruss, M.A., assistant engineer, Eastbourne Corporation; chief 
clerk, electricity and tramways department, Mr. T. MEDCALF 
(Burnley) at à commencing salary of £100. 


NEW COMPANIES REGISTERED. 


River Plate Electricity Co., Ltd. (75,569).—This company 
WAS registered on November 28th, with a capital of £250,000in £1 share , to 
adopt an agreement with the City Safe Deposit and Agency Co., Ltd., and to 
carry on in the Argentine Republic or other part of South America or else- 
where the business of generating, producing, storing, distributing, and dealing 
in and with electricity and electric force for any purpose, &c. The first sub- 
*Cribera (each with one share) are:—W. A. Waite, 1, Exeter Road, Brondes- 
bury, N.W., clerk; F. W. Dickson, 189, Wilberforce Road. N., olerk; 

- J. Duncum, 67, Goldhurst Terrace, Finchley Road, N.W., clerk; 
7. W. Pollard, 120, Olinda Road, N., clerk; P. M. Cullen, 87, Seymour 
Road, Hornsey, N., journalist; H. Spinks, 45. Roding Road, High Street, 
Homerton, secretary; andG. E. Sandere, 61, Larkfield Road, Richmond, clerk. 
Jo initial public issue. The number of directora is not to be less than three 
nor more than seven; the first are to be appointed by the subscribers; qualifi- 
cation, £500; remuneration, £1,000 per annum, divisible. 


Nottinghamshire and Derbyshire Tramways Development 
Co., Ltd. (16,577).— This company was registered on November 29th, with & 
capital of £80.000 in £10 shares, to promote Bills in Parliament and to seek 
powers to construct tramweys in Notts. and Derby, or elsewhere, and work the 
‘ame by animal, electrical or other power, and to carry on the business of 
пажаў and tramway constructors, owners and workers, producers and бирре 
о electricity, &c. The first subscribers (each with one share) are :—W. B. B. 
„earen, M. A., 66, Ashley Gardens, London; M. H. Mills, Sherwood Hall, 
Tee: M I.G. E.; D. Fox, Marlbro’ House, Dewsbury, manufacturer; J. N. 
1 405 7, College Street, Nottingham, cotton manufacturer; G. Wigley. 
eae Mapperley Вова, Nottingbam, silk merchant; Т. G. Mellors, 1, 
ju Chambers, Nottingham, chartered accountant; and J. Fell, Hollyhurst, 
neemington, engineer. No initial public issue, The number of directors is 
us ane be less than three nor more than seven; the subscribers are to appoint 

t; remuneration as fixed by the company. 


County Electric Traction Co., Ltd. (75.553).—This company 
was registered on November 28th, with a capital of £8,000 in £1 shares, to pro- 
mote, construct and maintain railways and tramways, to work the same by 
animal, electric or other traction, &c. The first subscribers (each with one 
share) are:—A, E. Pegg, 4, Alice Road. Chadwell Heath, Essex, law stationer; 
B. B. J. Dudley, 891, Fulham Road, 8.W., engineer; T Nash, 25, Victoria 
Street, S. W., secretary; P. J. Fell, 6, Mornington Crescent, Regent's Park, 
N.W., surveyor; J. Lewis, 83, Cathles Road, Balham Hill, 8.W., law clerk: 
W. J. Driscoll, 12, Clement's Inn Passage, W.C., clerk ; E. G. Mawby, 26, 
RIS FORTE Gardens, W., solicitor. No initial public issue. Table “A” mainly 
applies, 


Dynamotor, Ltd. (75,563).—This company was registered on 
November 28th, with a capital of £6,000 in £1 shares, to acquire W. 8. Frost’s 
invention of a new electrical power machine, to turn the same to acoount, and 
to carry on the business of electrical and mechanical engineers, &c. The first 
subscribers (each with one share) are: -W. T. Frost, 185, High Street, 
Homerton, N.F., electrical engineer ; H. Hawkins, Bush Lane House, Cannon 
Street, E.C., land and estate agent: H. Foster, 47, Disraeli Road, Putney, 
gentleman; H. F, P. Hawkins, 94, Upper Richmond Road, Putney, 8.W., land 
agent, &c.: I. Levy, 86, Chepstow Place, W., gentleman; A. Smith, 79, Addison 
Gardens, W., financial agent; and M. de Moro, Bush Lane House, E.C., gentle- 
man. No initial public issue. Registered without articles of association. 


N.S. Electric Storage Co., Ltd. (75,623).—This company was 
registered on December 8rd, with a capital of £21,100 in 20, 000 A " shares of 
£1, 20,000 “ B" shares of Is. each, and 2,000 “C” shares of Is. each, with 
objects chiefly indicated by the title. The first subscribers (each with one 
share) are :—R. B. Cannings, 81, Camilla Rosd. S.E. clerk; J. E. Bimister, 83, 
Clements Road, High Street, East Ham, clerk; A. W. Read, 11, Ironmonger 
Lane, E.C.. solicitor; P. J. Pakeman, 11, Ironmonser Lane, E.C., solicitor; G. 
Rowson, 136, Francis Road, Leyton, clerk: H. M. Cordrey, 26, Amott Rosd, 
S.E., clerk; and E. Cleaver, 1, Walker Street, Limehouse, clerk. No initiel 
public issue. The number of directors is not to be less than two nor more than 
seven; the subscribers are to appoint the first; remuneration as fixed by th 
company. Registered office, 30, Stockwell Street, Greenwich. 


Metal and Chemical Co., Ltd. (75,653).—This company was 
registered on December 6th, with & capital of £7,500 in £1 shares, to acquire 
patents and licenses for treating metals, earths, and other substances by 
electric, chemical, mechanical, electro-chemical, and other processes, to turn 
the same to account, and to carry on the business of electricians, chemists, 
mechanical engineera, metal workers, ironmongers, smiths, founders, mill- 
wrights, Ko. The first subscribers (each with one share) are: F. B. Darling, 
184, Upper Dawlish Koad, Selly Oak, Birmingham, clerk; C. Dust. 126, Byron 
Road, Small Heath, Birmingham, clerk; G. A. Baker, 24, St. Peter’s Road. 
Handsworth, clerk; W. E. Broadhurst, 89, Belerave Road, Birmingham, clerk; 
Miss C. Bryan, 274, Soho Road, Handsworth: R. V. Lloyd, 204, Malmesbury 
Road, Small Heath, clerk ; and A. C. Hughes, 77, Ombersley Road, Birmingham, 
clerk. No initial public issue. The number of directors is not to be less than 
two nor more than five; the subscribers are to appoint the first. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


C. & A. Musker (1901), Ltd., Electrical and General Engineers, 
Liverpool (70,573).—18sue on November 17th of £2,900 debentores, part of a 
series created July 5th, 1901, to secure £50,000 charged on the company's 
undertaking and property, present and future, including uncalled capital. 
Date of trust deed: July 8th, 1901. Trustees: Law Guarantee and Trust 
Society, Ltd. Total amount previously issued of the same series, 232,370. 


Electric Ozone Syndicate, Ltd., Sun Court, Cornbill, (44,660).— 
Issue on November 19th of £260 debentures, part of a series created October 
l6tb, 1901, to secure £6,000 charged on the company’s undertaking and 
property, present and future. including uncalled capital. No trustees. Total 
amount previously issued of the same series, £5,400, 


Windermere and District Electricity Supply Co., Ltd. 
(41,461).—A trust deed dated November llth, 1902, to secure £20,000 debenture 
stock has been registered. Property charged: freehold land at Troutbeck 
Bridge, Windermere, and the company's property, present and future, in- 
cluding uncalled capital and tbe benefit of provisional orders. Trustees: 
F. A. Roberts, J.P., The Common, Windermere; and H. Agnew, 29, Booth 


Street, Manchester. 


Electric Lighting Boards, Ltd. (7, Pall Mall, W.) (64,543).— 
Issue on November 24th of a debenture for £100, part of a series created March 
10th, 1902, to secure £20,000, constituting а first and floating charge on the 
company's undertaking and property, present and future, including uncalled 
capital. Date of trust deed, March 18th, 1902; trustee, Gen. S. J. Nicholson; 
total amount previously issued of same series, £19,800. Also on same date, 
issue of £2,800 debentures, created October 31st, 1902, to secure £5,000, con- 
stituting a second and floating charge on same property. Date of covering 
deed, November 24th, 1902; no trustees; holders, British Thomson-Houston 
Co., Ltd. (£1,009), Liverpool Electric Cable Co., Ltd. (£1,800), Sunbeam Lamp 
Co., Ltd. (£500); no previous issue of same series. 


Bright's Light and Power, Ltd. (College Hill Chambers, E.C.) 
(58,2290).—A third mortgage debenture, dated November 21th, 1902, to secure 
£1,000, charged on the company’s concessions, freehold and leasehold property, 
works and plant, and (as a floating security) all its property and undertaking, 
including uncalled capital, has been registered. Holder, E. H. Shaw. 


Newmarket Electric Light Co., Ltd. (44,450).—Issue on 
November 17th of £1,000 debentures, part of a series created October 16th, 1899, 
to secure £15,000, charged on tbe company’s undertaking and property, present 
and future, including uncalled capital, Date of conveyance to trustees: 
October 16th, 199. Trustees: G. Н. Verrall, Newmarket; and F. E. Gripper, 
Broad Sanctuary Chambers, S.E. Total amount previously issued of same 


series, £11,800. 


Flather & Co., Ltd. (Park Electrica] Works, Leeds) (74,609). 
—lssue on November 17th of 600 debentures, being the whole of a series 
created November 15th, 1909, charged on the company's undertaking and pro- 
perty, present and future, including uncalled capital. Holder: F. A. Angell, 
6, ary Street, Leeds. No trustees, 


. — 


994 THE ELECTRICAL REVIEW. Vol. 51. No. 1,307, DECEMBER 19, 1902. 


— à € . ———— ́— ũ— Pf —— — —— — — — 


W. T. Glover & Co., Ltd. (Electrical Wire and Cable Manu- 
tacturers. Trafford Park, Manchester) (56. 124).— Issue on November 20th, of 
£20,000 debentures (two of £10,000 each), part of a series created May 7th, 1902, to 
secure £100,000. Property charged: The company's undertaking and property, 
present and future, including uncalled capital, as & second charge, ranking next 
after £100,000 41 per cent. first mortgage debenture stock. Holders: Man- 
chester and County Bank, Ltd., 65, King Street, Manchester. No trustees, 
Total amount previously issued of same series, £60,000. 


SUPPLY STATION ACCOUNTS. 


THE following is a copy of an abstract and 
analysis of accounts for the period of 11 months 
ended September 30th, 1902, which was sub- 
mitted to the Borough Council of Hackney at its ‘last meeting by 
Mr. L. L. Robinson, the borough electrical engineer :~ 


Hackney. 


Capital expended at end of period ... eec T .. £207,722 
Revenue from electricity supply (exclusive of actual cost 
[sic] of carbons and maintenance charges of public 
lighting) 


Private lighting si аа £7,528 
Public lighting iva s 3,931 
£11,459 
Revenue from meter rents, cc... £147 
Total revenue ... dm sis vss m oe . £11,606 
Total working expenses (exclusive of cost of carbons and 
maintenance charges of public lighting) Mes .. £4,969 
Gross profit, before providing for interest and repayment £6,637 
Interest on loans, less interest receivable ... . £5,606 
Repayment of capital eee iis ox 1,104 
£6,710 
Financial result, after providing for interest and repay- | 
ments (deficit) vs ee rs "T «6 т? £73 
Capacity of dynamos .., eee - sia et . . 1,800 Kw. 
Maximum load reach... . 996 Kw. 
Load factor... та 28 a" Ses 116 95 
Number of 8-c.P. lamps connected at end of period ... 52,451 
Number of units generated ... aes TUNE . . 1,137,330 


Number of units sold — 
Private supply € vo 
Public supply T ie ‘ 
Total ... eee - ves ose 
Average price obtained PB o 
Private supply iss - ese T X „ 353d. 


512,954 
413,125 
926,079 


Public supply 2:28d. 
Combined LE eon eee — ебе eee ee. 5 ton 2°97d. 

| ÀNaLYSIS OF Costs, —— | 

. Total. Cost per unit sold. 
Fuel and heat eee 2 ‚+ * eee ve, £2,031 99.9 [EX] 0:526d. 
Oil, waste, water and stores ... M" 205 ... 00534. 
Wages of workmen ... eec os 19б в * 03104. 
Repairs and maintenance  ... e. 223 ... 0˙058d. 
Works costs. 43,655 ... 0˙947d. 

Management expenses — | 

Salaries, rents, rates and taxes, kc. 1,814 ... ... 0:343d. 
Total costs. £4,969 ese 1:290d. 


CITY NOTES. 


Nernst Electric Light; Ltd. 


Mr. BgRNARD M. Drake, chairman, presided on Wednesday 
afternoon over the third annualgeneral meeting of the above 
company held at the Westminster Palace Hotel, when the follow- 
ing report was submitted: 


The directors beg to submit their report and accounts for the year ended 
September both. 1902. Trading operations having commenced during the year, 
a profit and loss account bas been prepared. As, however, only three months 
were under the new working basis, the тези! for the year, after crediting 
interest and dividends received, bas been a net loss of £1,648 128. 1d. In addition 
to this, there has been further expenditure amounting to £1,518 17s. 6d., which 
is carried to development suspense account, and £443 18s. sd. for cost of new 
patents. Аз alreaoy announced by circular, the directors, after protracted 
negotiations, have concluded & working arrangement for & term of years with 
the Allgemeine Elektricitäts Geselischaft, of Berlin, by which your company 
has the benefit of their large existing manufacturing resources, and is spared 
the necessity for making a heavy capital outlay on a factory situated out of 
England. At the same time the legal proceedings in connection with the com- 
pulsory license were terminated, and in return for the cession of certain patents 
taken out in Great Britain by your directors and staff, the Allgemeine Elek- 
tricitats Gesellschaft have made valuable concessions relating to the terri- 
tories comprised in this company's field of operations. Sinoe the signing of 
this agreement in June, over 80 agencies have been established in the com- 
peny's most important centres, and a supply of lamps bas been sent out to 


. schaft, as a result 


enable demonstrations to be made without delay. The receipt and execution 
of orders has already commenced, and it is hoped that with the further retrench. 
ments that have become possible, the company may soon be in a position to 
cover expenses. It is satisfactory to note that the Allgemeine Elektricitits 
Gesellschaft in their last report to their shareholders state that the introduction 
of the Nernst lamp has been a complete success, and that the lamp daily gains 
new friends. This statement is borne out by the | increase of lamps in use 
in Great Britain, which is a hopeful feature for this company. I¢ not only 
means an increase in the royalties but, if the lamps supplied continue to be of 
good quality, it must have an important influence on trade in the oompany's 
territories. The return of royalties on lamps sold in Great Britain np to 
September goth must be regarded as approximate, for the complete account is 
not due till the end of the year. The retiring director is Mr. B. M. Drake, who 
offers himself for re-election. The auditors, Messrs. Deloitte, Dever, Griffiths 


and Co., retire, and being eligible, offer themselves for re-election. 


The CHAIBMAN said: Since the last meeting I have to record with 
regret the retirement of Sir Henry Mance under medical advice, 
and also of Mr. Fort, who found it impossible to continue to devote 
the time required by the undertaking. The vacancies have not 
been filled, andlunder the present simplified conditions of working 
the present directors have no difficulty in coping with the business, 
You will see from the balance-sheet which you have all recejved, 
that the value of patents has been increased by £433 138. 8d. 
This expenditure was made under the advice of the company’s 
patent agents, as it was considered desirable to strengthen our 
position in the most important trading centres by auxiliary patents 
covering the more recent constructional details of the lamp. It 
will be observed that part of the total expenditure during the year 
has been carried to 8 nse account, and part is included in the 
profit and loss account. It should be explained that as long as the 
company was working on the old basis without tangible sources of 
income, the suspense account was necessarily continued, but after 
the settlement to which I will refer later, a profit and loss account 
became possible for the first time in the history of the company. 
Although the result of our first profit and loss account showsa 
debit, you will, Iam sure, be pleased to note that some substantial 
sums have accrued from the genuine sale of lamps, and the result is 
at any rate a great improvement on former years. The largest 


item under the heading of income is the royalty amounting to . 


£1,115 on lamps sold in England, and there is little doubt that this 
will rapidly increase. The wisdom of purchasing this asset, which 
was effected by the directors subsequent to the formation of the 
company, for a cash consideration of £5,000, is thus clearly 
demonstrated. The only other item which I think calls for com- 
ment is that of the directors’ fees. You will remember that in the 
last report the directors announced their intention to draw only 
one-quarter of the sum to which they were entitled, and they pro- 
posed to continue to work on this reduced scale until such time м 
the production of the lamp in a commercially saleable form was ай 
accomplished fact. This period having, in their opinion, arrived in 
June last, the three directors decided to draw approximately the 
amount that they would then have received had the larger board 
continued, thereby effecting a saving to the company of £400 а 
year so long as the board remains as at present constituted. The 
arrears, amounting to £793, are shown in the balance-sheet, and I 
may say that so long as my colleagues and I continue to enjoy the 
confidence of the shareholders in carrying out the policy which we 
have adopted, it is not our intention to claim;these arrears until the 
company has turned the corner and is paying ite way. The most 
important work in the past year has been the settlement and 
amicable working arrangement effected with the Allgemeine Elek- 
tricitäts Gesellschaft in regard to the legal proceedings which were 
pending at the time of the last report. You will remember that 
your directors decided to apply for a compulsory license to manu. 
facture in Great Britain, the result of which application was neces- 
sarily uncertain. Previous, however, to the hearing we received a 
visit from the directors of the Allgemeine Elektricitäts Gesell. 
of which Mr. Hirst and I visited 
Berlin, and, after difficult negotiations, were able to settle an 
agreement which not only avoided further legal outlay, but enabled 
us at once to determine upon a definite policy, and commence 
earning an income. At the same time it overcame the difficulty 
which had previously existed as to che company’s inability to manu 
facture except in foreign countries. At first sight it may appear 
that we have for the time sacrificed the manufacturing profits, but I 
can assure you that we have seen enough of the problem to bo 
certain that no one could make lamps at the price we are now 
obtaiuing them at without providing a factory on a scale that was 
quite beyond our means. With regard to the patents which we 
transferred, we were advised that these, although valuable in them- 
selves, were subordinate to the master patents held by the Allge- 
meine Elektricitäts Gesellschaft, and as announced in our report, 
we received a valuable quid pro quo for their cession. If the inven 
tion should develop in the future to an extent which would 
warrant manufactories being started in our different countries, there 
will be nothing to prevent our adopting this course. Some doubt 
was thrown on the value of one of the master patents by a decision 
in Germany, which declared this patent void. It is satisfactory, 
therefore, to hear from Prof. Nernst that the Supreme Court 
has recently reversed this decision, and reinstated the patent in ils 
entirety. This decision cannot fail to be of value in dealing with 
the question of infringements, which usually follow. in the 
wake of every successful invention. Tne most important question 
to ourselves has throughout been the success or failure of 
the main principle of the Nernst invention; for if the lamp 
became popular in any one country, this result was bound 
to follow in our territories, which take their cue from 
European practice. In spite of the adverse criticism of the path 
the Nernst lamp ів now beginning to take its place as s serions 
factor, which has to be considered in all new schemes for electric 
lighting, and an increasiog number are being substituted for other 
lamps in existing installations. Many of you, doubtless, saw the 
striking exhibition at the Canadian Arch, and the appearance of 
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the lamps is now becoming familiar in many towns. Doubtless, 
with increasing ontput, the life and reliability of the replacement 
parta will be further improved, and although it is unsafe to pro- 
phesy, I bave every hope that if only the standard of manufacture 
is maintained, we may be able to meet you next year without a 
deficit in the balance-sheet. Until there was some reasonable pos- 
sibility ot dividends being earned, it would have been premature 
to consider the very serious question with regard to the capital of 
our company, but I suggest to vou that the time is now ripe for the 
sbareholders to consider the advissbility of reducing the capital to 
a proper working basis. To the directors as such, it is not of great 
importance, for whatever the shareholders may decide the directors 
will loyally carry out, though, naturally knowing all the 
facts, they are in a position to guide your deliberations. 
It most be manifest that it will be at least some years before 
the ordinary shareholders can hope to obtain a dividend, as 
the preference dividend will amount to over £9,000 a year. 
It seems, therefore, quite clear that if the ordinary shareholders 
consult their own interests they will be willing to consent to reduce 
the nominal value of their holding in the company to a very con- 
siderable extent, provided that they are allowed to participate in 
the dividends from the first by making all the shares of one class. 
Similarly, the preference sharcholders might with a view to shar- 
ing in all the profits made, instead of being limited to the prefer- 
ence dividend, consent to merge their shares in conformity with 
the suggested uniform stock and reduce to some extent. The 
directors will be glad to have the views of the principal holders of 
both classes of shares, and if it is decided to take action in the 
matter, will be pleased to bring forward a scheme at a special meet- 
ing, which would have to be called for the purpose. 

Mr. B. Yusman moved, as an amendment, that the report be 
received, but not adopted. He said he adopted this course to bring 
the matter of the expense at which the company was run before the 
shareholders. 1f the directors could give him satisfactory assurances, 
he would be glad to withdraw his amendment. He understood that 
tbe directors were drawing at the rate of £500 a year, besides which 
Mr. Drake drew £200 for special purposes. A manager, however, 
had been appointed at a large salary. He felt that if they went on 
at the same rate, in a few years their capital would be wiped out. 
They could not for some years have an income of between £5,000 
and £10,000, and if they went on with expenses of £5,000, the 
shareholders would get nothing. 

Mr. CousT seconded the amendment. 

Mr. Ново Нівѕт said he joined the board at the request of a 
substantial body of shareholders, and it had been his endeavour to 
reduce expenses, and they had been reduced. The past year had, 
however, been a very difficult one. He did not mind foregoing his 
fees, but he did think, if good work was to be done, the directors 
must be paid for it. 

Considerable discussion ensued, and it was finally agreed by the 
directors that they should receive £720 4 year for their fees. 

The CHAIRMAN afterwards explained how the expenses were being 
reduced in various ways. 

A discussion then took place with regard to the question of 
reducing the capital, and it was agreed to invite correspondence on 
the subject. from shareholders, and to call a special meeting to con- 
sider the matter. It was suggested that the capital should be reduced 
one-half, and all the shares made one class. 

The report was adopted. 


— 


Isle of Thanet Electric Tramways and Lighting Co. 


THE report for a period from the opening of the tramways on 
April 4th, 1901, to September 30th, 1902, states that the balance of 
net revenue is £22,815. Out of this sum debenture interest to 
June 30th, 1902, and preference dividend to September Ist, 1902, 
have been paid, lenving 414,953. After making provision for 
debenture interest and preference dividend accrued, there remains 
£12,828. The directors have written off the whole of the pre- 
liminary expenses, £1,023, and £1,000 from the special car account, 
and it is proposed to carry forward £10,805 to the credit of revenue 
account, ‘I'he balance-sheet has been brought up to November 29th, 
*0 a8 to include some outstanding liabilities which were unsettled at 
the former date. The Broadstairs lighting was not commenced till 
last August. The sale of energy included in the accounts up to 
September 30th produced £129. Protracted negotiations with the 
Corporation of Margate (not yet definitely concluded), regarding 
the terms on which public lighting should be supplied, have 
delayed the inauguration of the electric supply in this district, but 
the company are now engaged in laying down the distributing 
cables, and will soon be able to commence supplying private con- 


sumers in Margate. Ten additional cars were delivered early this 


year, and ten more have been ordered, which will be ready for 
next summer season’s traffic. 


Marconi International Marine Communication Co. 


SIR C. Evan Satu presided at the annual meeting of this com- 
pany, held at 18, Finch Lane, E.C., on Tuesday last. Some diffi- 
culty was experienced in obtaining a quorum of shareholders. In 
moving the adoption of the report, of which we gave lan abstract 
last week, he said that the company was in an early stage of ita 
existence, and many of its affairs were in a state of progress. An 
extensive agency system of assisting the international organisation 
of the business was being carefully developed. The development 
of the system of shore stations was proceeding satisfactorily, and 
further arrangemente, not mentioned in the report, and particulars 


of which it would not at present be desirable to disclose, were prac- 
tically completed for shore stations commanding very important 
ship routes. A school and depót were about to be opened at Liver- 
pool to facilitate the large buainess transactions which the company 
already had with vessels running to and from that port. With 


regard to the forthcoming Wireless Telegraph Conference in Berlin, 


this matter had naturally engaged the most careful attention of the 
board, who belíeved that a great mauy of the problems with which 
the Conference would have to deal had already been solved by 
this company, which, through the acquisition of Mr. Marconi's 
inventions, had not merely obtained the lead in all technical 
questions, not readily to be overtaken by would-be competitors, but 
had become virtually the pioneers in the commercial application of 
the system. It was natural that the snccesses of Mr. Marconi 
should have brought a great number of imitators into the field, but 
the board believed that when the matter was thoroughly examined 
the apparatus of the other inventors would be found to be inferior 
even to that produced by Mr. Marconi several years ago. It must 
be remembered that only one or two isolated ships had tried these 
various apparatus, and, in the absence of shore stations and other 
ships with which to communicate, the resulte had been rendered 
practically valueless. 'The board believed that if tbere was to be 
any practical outcome of the Berlin conference, it could only be by 
certain regulations being made binding on all ships carrying wire- 
less telegraphic apparatus similar to those which bad already beeu 


put in force by this company from the beginning for the organisa- 


tion of their shipping business—regulstions which, it was felt, 
required one central organisation controlling such an international 
system as that which this company had developed for the benefit 
of all nations alike. 

They had just received gratifying intelligence from the Congo to 
the effect that the installation which the compeny put up there 
between Banana and Ambrizette had been completely successful. 

The resolution was seconded by Colonel H. M. Hozier, C.B., and 
carried unanimously. 

The retiring directors were re-elected. 


Companies Struck Off the Register. 


THE following companies have been struck off the Reyister, And are 
accordingly dissolved :— 
A.B.C. Electric Arc Lamp and Incandescent Mantle Co., Ltd. 
Cambourne, Redruth and District Light Railways Co., Ltd. 
Carbide of Calcium Supply Syndicate, Ltd. 
** Cotsworth " Arc Lamp and Klectric Lighting Syndicate, Ltd. 
Electrical Advertising Syndicate, Ltd. 
Engineering and Electric Works Co., Ltd. 
Flueless Boiler Syndicate, Ltd. 
French Improved Electric Glow Lamp Syndicate, Ltd. 
Gas and Electric Light Consumers’ Protection Association, Ltd. 
International Telephone Manufacturing Co., Ltd. 
Marine Propulsion and Electrical Generating Syndicate, Ltd. 
National Light Railways Constraction Syndicate, Ltd. 
New Electro-Chemical Manufacturers’ Association, Ltd. 
Redditch Engineering Co., Ltd. 
Self-Charging Electric Traction Co., Ltd. 
'l'elephone and Switchboard Syndicate (Continental), Ltd. 
Woodward Electrical Storage Battery Co., Ltd. 


РА 


Power-Gas Corporation. 


Sin Henry FowrLER presided at the second ordinary general 
meeting of this company on 4th inst., and in the course of his speech 
moving the sdoption of the report, he made the following 
remarks :—" One of the principal purchases which this company was 
formed to make outside the patents and other matters mentioned in 
the prospectus was the large works at Stockton-on-Tees, whcre our 
business is really, so far as the manufacturing aspect of it is con- 
cerned, carried on. The report informs you that the purchase has 
been completed, and that the extension and remodelling of the 
works was taken in hand at once, and that they have now been 
thoroughly equipped with modern tools and appliances, enabling 
them to turn out a large amount of work. I may say upon the 
authority of my professional advisers in this matter that special atten- 
tion has been devoted to the remodelling of the works on the most 
modern lines, and that they are now in a position to carry out con- 
tracts both for general engiueering and the special plant of the 
Power Corporation at the cheapest cost, with best workmanship and 
speediest production. The motive power is Mond's gas-driven 
engine direct-coupled to dynamos. The shops are fitted with the 
very hest electric cranes, and other contrivances are utilised for the 
purpose of cheapening production. We have had, of course, during 
the year to carry on the manufacturing process under some 
difficulties, for side by side with the work that we have. had to 
undertake and carry out we have been going on remodelling the 
works; but I think that period is now practically approaching 
its close, and that at the end of this year you will find the works 
in complete operation without any difficulties of the character 
which I have mentioned. With reference to what our business has 
been during the last 12 months, of course we can only give you, аз 
you will readily see in & manufacturing concern, the general results. 
Already а large number of orders have been received. Some of 
them are in hand, and these will keep our works busy for some 
time. A number of the plants for which licenses had been granted 
previous to the formation of this company have been started and 
set to work in the course of the last 12 months, and I think I may ғау 
on the authority of tke managing director that in every case the plant 
has been started without trouble of any kind and to the satisfaction 
of the licensees. It is most gratifying to the directors to know 
that some of the firms which they have already sepplied are now 
contemplating an extension of their installations and are in negotia- 
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tion with us for supplies of further plant... . I do not know 
whether it is necessary for me to say anything about the general 
position of Mond gas, which this company is intended to deal with, 
except to вау that the attention of the world, the manufacturing 
world, the engineering world, is very much now concentrated on 
electric power in all its shapes and modifications. Motor gas engines 
have also reached the stage of development, where they are now 
upon the ваше footing as steam engines, and these can now be 
obtained in this country in units of 1,000 or even 2,000 н.р. Un- 
doubtedly the economy in the cost of power-gas is a very important 
feature in the extension of trade with reference to this шешу 


.. . . We are fully confident, that with our works complete y 


equipped, we shall be able to undertake all the work offered to us, 
such as the equipment of electric stations, gas engines, dynamos 
and other accessories, What they proposed was that out of this 
year's profits they should write off £2,000 of preliminary expenses, 
to pay a dividend of 6 per cent. per annum on the ordinary shares, 
a dividend of 4 per cent. per annum on the deferred shares and 
carry £1,400 to next account. 


Barcelona Tramways Co. 


Ir is stated that on 3rd inst. the directors issued a circular to the 
shareholders and debenture stockholders of the company, recalling 
that in July last the directors invited subscriptions for £51,900 
4% per cent. redeemable debenture stock, being the unissued balance 
of the £200,000 authorised issue. The amount offered, the circular 
continues, was largely over-subscribed, and the board would have 
proceeded to allotment, but that in the interim certain gentlemen 
in Barcelona concluded a contract with the company, giving them 
the option of purchasing the company’s undertaking, against a 
forfeitable deposit of £4,000, subsequently increased, in considera- 
tion of a short extension of time, to £5,000. This option has not 
been exercised, and the company therefore retains possession of the 
£5,000. The directors now offer the stock again at the same price, 
and any balance not applied for on or before the 13th inst. will be 
taken by the directors and their friendson tbe same terms. The 
electrical equipment of the Ensanche system is now practically 
complete, and the proceeds of this issue will be applied towards 
payment for the electrification of that line and the Bona Nova 


extension recently constructed. 


& 
` 


India-Rubber, Gutta-Pereha and Telegraph Works 
Co., Ltd. 


ТнЕ directors’ report for the year ended September 30th, 1902, to 
be presented at the meeting of the shareholders, to be held at the 
offices, 106, Cannon Street, London, on Tuesday, December 16th, 
1902, reads as follows: — 


The accounts show, after provision for doubtful debts, a net profit for the 
ast 12 months of £57,554 os, 4d. Adding 454, 807 8s. 3d. brought forward, and 
educting £12,500 interim dividend paid in June, there remains a disposable 
balance of £99,861 11s. 7d. The directors recommend the distribution of a 
dividend of 15s. a share, free of income-tax, amounting to £37,500, making, with 
the interim dividend paid ia June, a total payment of 10 per cent. for the year, 
and leaving £62,361 11s. "d. to be carried forward. The general business shows 
a falling off when compared with last year. Toa great extent this is due to a 
lowering of selling prices, the quantity of goods told being about the same in 
the two years. The cost of raw material has on the whole been less. A cable 
to connect Ban Francisco with the Sandwich Islands has been manufactured for 
the Commercial Pacitic Cable Co., and was despatched in the cable steamer 
Silnertoun on September 20th last. This vessel is expected to arrive shortly 
at San Francisco and will proceed with the laying. The Dacia has been em- 
loyed by the Spanish Government in cable repairing work, and by the Western 
Telegraph Co. in cable laying on the coast of Brazil. The Buccaneer has had 
three short charters for cable repairing work in the English Channel. The 
works at Silvertown and Persan have been maintained in their usual state of 
efficiency and extensions continue to be made. Col. A. Weston Jarvis, having 
gone on military duty to South Africa, was appointed an extraordinary director, 
and Mr. John Young Buchanan, F.R.S., was elected to fill the vacancy thus 
caused onthe board. Although the death of Mr. Matthew Gray was reported 
at the last yearly meeting of the company as having just occurred, the directors 
wish to place on record both the great regret they felt on the occasion and the 
fact that the shareholders, by a resolution passed at that meeting. associated 
themselves in that sentiment. Mr. Gray was manager or managing director for 
36 years, and the prosperity of the company was very largely due to his un- 
sparing devotion to its interests. The Hon. Henry Marsham and Mr. J. Y. 
Buchanan retire by rotation, and offer themselves for re-election. | 


Electric and General Investment CO.— The following 
interim dividends have been declared :—At the rate of 6 per cent. 
per annum on the preference sbares for the six months ending 31st 
inst., being 38. per share; 10 per cent. on the ordinary shares, being 
2s. per sbare. 


Prospectas.—The Greenock and Port Glasgow Tram- 
ways Co. has been before the public inviting.applications for 4,476 
5 per cent. preference shares of £10 each, also 1,500 ordinary shares 
of £10 each. The issue is made in order to discharge the balance 
due by the company in respect of tte construction and electrical 
equipment of the lines (£51,260), and for the construction and 
equipment of an authorised extension. The list closed on 
December 10th. | 


Commercial Cable Co.—Quarterly dividend 13 per 
cent. and a bonus of 1 per cent. 


Waygood and Otis,—Interim dividend on the ordinary 
shares at the rate of 5 per cent. for the six months ended Septem- 
ber 30th last. 


STOCKS AND SHARES. 


` Wednesday Evening, 

WirrH the coming of Christmas a tendency for business in the stock 
markets to wane is all that can be expected, according to precedent 
and tradition. Round the House the complaints as to lack of orders 
are rising more loudly every day, and those who venture to predict 
a smart revival before the New Year are regarded as hopeless 
optimists. In the money market there is the slight stiffening of 
rates to which we alluded last week as being usual at this season, 
but which is sufficient to keep down the price of Conaols and other 
high-class investment securities. The speculative departments are 
almost devoid of feature, and suggestions of trouble, rife enough at 
the beginning of the month, are now laughed to scorn by those who 
want to know how failures can occur in lifeless markets, 

However, the electrical sections cannot complain with as much 
reason of the lack of orders as many other purely investment 
markets of the House. There is a good deal going on in a quiet sort 
of way ; business which does not materially alter prices, but which, 
at all events, has the merit of keeping the existing levels very 
steady. The Electrical Supply list farnishes the most interesting 
case in point. Changes in quotation are few and far between, yet 
what there are this week consist mainly of improvements, and the 
prior securities are exceedingly difficult to buy at the quoted figures, 
Notting Hill shares are à up, and so are St. James's and Pall Mall, 
the two sharing an advance even as they fell together. Notting 
Hill Debenture has come into the list, and stands at 1024. On the 
other hand, both the Brompton and Kensington shares are 58. down 
on а few small sales. Chelseas remain unchanged, the polite 
attentions of an evening journal notwithstanding. Metropolitans 
keep steady in the trying interval which is expected so soon to 
be terminated by the arbitrators’ award. It may be noticed that 
a mortgage or charge dated September 5th, 1902, to sécure an 
unspecified amount was stamped early this month to cover £25,000 
in addition to the £50,000 for which it was previously stamped. In 
Marylebone there are suggestions that the borough will come off 
almost lightly. | 

Inthe telegraph market, the opening of the all-red cable is not 
received with any joyous welcome. Eastern Extension and Great 
Northern shares are both down 1, the former shares losing their 
gain of last week, while the fall in Great Northern makes £1 during 
the past fortnight. The Eastern Extension announces that the 
Federal Government of Australia has placed a special wire at its 
disposal, but this statement does not altogether counteract the 
suspicion with which some holders view the official competition. 
Globe Telegraph and Trust Ordinary are down 4 in sympathy, but 
Eastern stock has not moved nominally, although the price is 
actually rather weaker. West India and Panama First Preference 
shares have lost a small fraction, but the Anglo-American group is 
immobile. 

Singular circumstances surround the proposed reconstruction of 
the Motor Traction Co., aince it is pointed out by naturally 
indignant shareholders that the last balance-sheets showed there was 


no want of cash to be apprehended. A searching investigation into 


this Lawsonian concern should be demanded by the proprietors, 
audit isto be hoped that some of them will have the spirit to 
agitate for one. Shareholders, as a body, are notoriously supine, 
but in the present case, perhaps, they will decline to be pacified by 
the board of the Motor Traction Co. Incidentally, attention may be 
called to the registration of the Motor Power Co., Ltd., which, with 
the usual wide powers, boasts the lordly capital of £100 sterling. 
Resolutions for winding-up the Electrical Copper Co. are to 
be submitted at an extraordinary meeting next Tuesday, 
December 16th. 

In the railway list City and South London Ordinary records a 
rise to 764 upon the fine traffic published the other day. Central 
Londons are almost unaltered, the Ordinary stock merely moving 
up a point to 1074. With the dividend-time drawing во near, there 
is not much likelihood of a set back in these securities for the next 
few weeks. Metropolitan Consolidated is again inclined to harden, 
but the District clique are keeping their horse remarkably quiet, 
perhaps from anxiety to get the much-debated Preference dividend 
affairs settled before they make a move in the Ordinary. Waterloo 


and City remains at 944. i 


Westinghouse Preference are a trifle easier at 64, the reason, of 
course, being the new issue of shares, No market has yet been 
made in the latter, the dealers being ignorant as to how the allot- 
ment is likely to be made. The last loc of new British Electric 
Traction Preference are quoted at a discount, the price being 358. 
for the £2 paid share. Whisper says that some of the underwriters 
are already getting out. The Edison & Swan report may be issued 
at any moment, but the £3 paid shares remain almost unsaleable. 
Needless to say, nothing brilliant is expected to be revealed by the 


um Manufacturing shares are steady, without quotable alter 
on. 
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SHARE LIST OF ELECTRICAL COMPANIES. 


TELEGRAPH AND TELEPHONE COMPANIES. 


S Stock А А usiness done 
SUAE Present NAME or Dividends for tho last Closing Closing eee ended 
£i. Issue. , : Share, . three years Quotations Quotations Dec. 10th 
M o. 1 А Dec. 3rd, Dec. 10th. 1902 ‚ 
4 ^ i 
p dx, с E | С mE EP г 
He oo 1 А е А i e 
ESO 67,100 | African Direct Telegraph, 4% Debs. : 100 йн 8 5 98 —102 98 —102 B E 
NN 25,000 | Amazon Telegraph Co.'s shares, Nos. 1 to 25,000 _ 10 : 2— 3 UL al .. б 
IL. 119,7001 Do. do. 5 „ Debs., Nos. 1 to 1,250 Red. 100 в 70 — 80 70 — 80` M 
m 788,840 | Anglo-American Telegraph . . Stock 73/6 % 615 49 — 52 49 — 59 E: 
Т 8,105,580 Do. do. do. 6% Pref, Stock 6 9 6 5$ 6 9 93 — 95 93 — 95 94 93? 
is 8,106,580 Do. do. do. Deterred Stock | 21 78, | 5s. X, 2s. N— 9 81— 9 i 814 
А 44,000 | Chili Telephone, Nos. 1 to 44,000 .. 5 4% ©, 5 1— 4 4 — 44 4 2 
s 18,883,300$ | Commercial Cable $10 | 8% 8% | 89) 178 —188 178 —198 
т 1,841,209 Do. do. Bterling 500 year | 4 * Deb. Stock Red. Stock M ч 94 — 96 — 957 
А 16,000 | Cuba Telegraph .. d 10 7 96 44% 4% 5— 6 5 — ) 
: 6,000 Do. 10% Pret. 10 "и " 123— 13 124— 13 
De 12,981 | Direct Spanish Telegraph 5 4% 49% 49% ot 9 ai 
[ í 6,000 Do. do. 10 % Cum. Pref. 5 i 2 7— 8 7 — 
pow 60, 710 | Direct United States Cable `. 20 349% 34% | 84% 101— 10$ 101— 10 1055; | 10 
4 5s ' 96,900 | Direct West India Cable, 44%, Reg. Deb., within Nos. ltol ,200, Red. 100 . : 100 — 103 100 —103 
zu 4,000,000 | Eastern Telegraph, Ord. Stock : Stock | 7% 7 96 7 193 —128 123 —12 1954 123 
Fux. 1,055,565 Do. 54 ^6 Pref. Stock 1 | С кә — 92 89 — 92 9 | 90 
1,534,645 Do. «^ Mort. Deb. Stock Red. Stock 101 —107 101 —107 106 104 
а 800,000 | Eastern 1 Е апа Сһіпа Telegraph 1 7% 7% 7% 11j-- 12 11$— 113 113 11] 
Dg 820,0001 4% Deb. Stock Stock * i xi 107 —110 107 —110 
os - 300,000 | Eastern & South African Tele., 4% Mt. Db., Nos. 1 to 8, 000, red. 1909 | 100 54% T " 99 —102 99 —102 
aua 200, 000 Do. do. 4% Reg. Mort. Deli (Mauritius Sub.) 1 to 8,000 25 Po аб 99 —102 99 —102 ч 
Minn 180,227 | Globe Telegraph and Trust ү 7 ке 10 54% 5400 BLY, 91— 93 9 — 91 } 92, 
К. 180,042 Do. do. 6 % Pref. 10 v M 13 — 134 13 — 13i 135. 184 
122 — 150, 000 Great Northern Telegraph, of Copenhag en А 10 124% | 15 % 15 % 263— 9274 96 — 27 
S. 70.000 Halifax and Bermudas Cable, 44 % Ist Mort. Debs., within Nos. 100 100 
1— 1. ’ 1 to 1, 200, Red. | E —]103 100 —108 € 
TEN 17,000 |'Indo-European Telegraph  - • .... 25 110% | 10% | 10 " 89 — 43 39 — 43 41 
d ~ 100,000: | London Platino-Brazilian Telegraph, 6% % Debs. 100 E js T 101 —106 101 —105 bas 8 
pu 72,680 | Montevideo Telephone, Ltd., Ord. Nos. 1 to 72,6 1 24% id Mi & 4 
"o 86,492 Do. do. 5 % Pref., Noe 1 to 86,492 1 5% s T i— 1 1 vs ix 
M aA 1,983,333 National Telephone, Pref. Stock — .. 100 5 % 5 9$ 5 % 92 — 04 92 — 94 931 921 
AZ 1,966,667 Do. do. Def. Stock 100 E 60 61 xd | 62 — 64 62 — 61 63} 623 
on 15,000 Do. do, 6 % Cum. Ist Pref, 10 6% 6% 6 124— 134 124— 123 13i ex 
LICHE 15,000 Do. do, 6 әд Cum. 2nd Pref. .. 10 6% 6 95 6 11 12 114— 12 28 js 
do 250,000 Do. do, 5 vy Non-cum. 3rd. Pref., 1 to 250,000 5 5X 5 96 5% 5 — 5 3 — 51 5k n 
TERMS 3,000,000 DPO. do. 84%, Deb. Stock Red. Stock | 34% | 34% | 3% 95 — 9s 95 — 98 95 s 
8 600,000 Do. do. 1 DA Deb. Stock Red. 100 ма 4 4 96 101 —105 10] —105 10 1021 
171,604 | Oriental Telephone and: Elec. Nos. 1 to 171,604, fully paid 1 5% 6 X 6% A— 1 2— 1 dv 
ES 100, 0001 | Pacific and European Tels 4 % Guar. Debs., 1 to 1,000 100 T "m А 99 —102 99 —102 
IE 11,889 | Reuter's  .. i or NS T 8 5 5 96 5 96 64— 74 — 1% 
li an о 3,803 | Submarine Cables Trust Cert A С. ; 110 —120 110 —120 
ые. —. (68,000 | United River Plate Telephone 5 7 96 7 X 7 X, 5 — 5 5 — 51 
D * '40,000 Do. do 5% Cum. Pret., Nos. 1 to 40,000 T 7 : 44— 5 44— 5 
ae c. 179,947! Do. do. 5% Debs, .. Stock 102 —105 102 —105 
15.609 | West African Telegraph, Shares s ] i 3— 4 3 — 4 
30,008 | West Coast of America, Nos. 1 to 30,000 and 53. 001 to 58, 008 ` 24 . 0— 4 0 
* 150,000L Do. do. 4% Debs., 1to l. 500 guar. by Braz. Sub. Tel. 100 2 98 —101 94 -—101 
267,930 | Western Telegraph, Ltd., Nos. 1 to 207,930 - ia 10 1% 1% 1% 114— 12 114— 12 1; 
75,0000 Do. do. 5 % Debs. 2nd series, 1906 100 2 102 — 105 102 — 105 
400,000 Do. do. X, Deb. Stock Red. 100 T $3 99 —102 99 —102 
88,21 | West India and Panama теба. 10 100 4% zs у= 12 а 17 
81,563 Do. do. do. 6 % Cum. Ist Pref. ' 10 p. (s sa 5 — 53 43 54 
4,669 Do. do. do. 6 X, Cum. 2nd Pref. А 10 8 — 4 З — 4 
80,0001 Do. do. . do, 5 % Debs., Nos. 1 tol ‚800. 100 zu 100 103 100 —103 
| | | 
ELECTRICAL RAILWAY, MANUFACTURING AND INDUSTRIAL COMPANIES. 
| NE 
20,000 | British Alesiu 7% Cum. Pref. 858 T T 10 54% „ 9 — 4 8 — 4 
300,000; | Do. do. 5% lst Mort. Deb. Btock Red. Stock „„ quos | 75 — 80 Ji $ 
100,000 | British Electric Traction eo „ 4 рва |9% 93 | 19413 193— 124 122 125 
100,000 Do. do. 6 97, Cum. Pret. . iu € 10 is 5. Уз 12 — 1? 11j— 124, 124 121, 
600,0001 Do. do. 5 % Perpetual Debenture Stock .. | Stock е wn 123 —126 . 123 —1% 1254 1251 
100,000 | British Insulated Wire Ord. ; НЕ T a 5 20 % 115% 10% | Th— 8 | 7À— 8 f. D 
100,000 Do, do. 6 % Cum. Pref. e uy iiA B: onc ue no. dh | 54— 6 51— 6 
50,000 Do. do. 43% Ist Mort. Deb. Red.. we eee | 100 Ж s | 103 —106 — 103 —106 
50,000 € Browett, Lindley & Co. (1809), Ord. .. ae da ae ЫЎ #1 x 8% 7 12640136 12/6 to 13:6 
50,000 Do. do. 6 % Cum. Pref. .. - E АР £l m 6 «4 .. + 16/6 (0 175. ' 16:6 to 175. 
105,731 | Brush Electrical Engineering, Ord., 1 to 105,731 . : G e 2 BAN 5 % Nil 1 — 11 1— 1} 14 1 
150, 000 Do. do. Non-cum. 6 % Pref. — .. s oe 2 6% | 6% 9 96 ] — 14 1— 14 113 
125, 000“ Do. . do. FE % Perp. Deb. Stock d .. | Stock er is 100 —103 100 —103 
125,0001 Do. do. 9% Perp. 2nd Deb. Stock i .. | Stock... Sa .. | 93 — 98 91 — 99 2 zd 
85,000 Callender's Cable Construction shares et ir ; is 23 5 156% 15% 0% 14 — 15 14 — 15 143 141 
40,000 Do. do. do. 5 % Cum. Pref. sis E RIP ONE EDS a 51— 6 51— 6 511 2 
90,0001 Do. do. do. 44 0 Ist Mort. Deb. Stock Red. | Stock i ded uL у 109 —113 109 —113 111 108 
1,860,014 | Central London Railway, Ord. Stock : Stock : тЫ 4% 105 —108 ' 106 —109 ns - 
494,093 Do. do. % Pref. Stock. Stock v... G | 4% 105 —108 105 —108 1072 107 
494,993 Do. do. Dd. do. Р Stock er d РЕР 4% 106 —109 106 —109 
1,830,000 | City and South London Railway T iu i gs Stock li^, 14% 2 ог, 75 — 76 76 — 77 763 764 
85,000 | Crompton & Co., Nos. 1 a в, 000 oe wr КОО 3 Th 8% 77% 9—3 |^ 94— : \ 
Do. 6% lst Mort. Reg. De s., 0 &nc 
100,000: | 901 to 11,000 of £50 red. | 8 ee 9. eee 
99,261 | Edison & Swan United Elec. Light, ' A" shares, £3 paid, 1 to 99,261 5 6% ' 24% — 8 8 
17,139 Do. do, „ A shares, 01--—017,139 . 5 6$, 265 là о 108 at 
844,0231 Do. do. 4%, Deb. Stock Red. бй! | 71 — 78 74 — 79 
100, 000“ Do. do. 5% 2nd Deb. Stock Prov. Certs. ‘all рі. 100 2 | iw d | 77 — 2 77 — 82 
112,100 Electric Construction, 1 to 112, 100 .. : 2 6% 6% ' 6% 11— 14 11— 1 
31,390 Do. do. 2 о, Сат. Pref., 1 to 31,390 E is EN Á-Q шы Му, дыы oR 21—' 24 | 21— 2 M 
182,5001 Do. do. «X, Perp. Ist Mort. Deb. Stock as Stock sare Peer 99 —102 : 99 —102 994 
25,000 | General Electric Co. 1900), 5% 95 Cum. Pref, m А Т "T 10 sy 7979, 5 9 | 10— 104 10 — 104 S 
200,000 Do. do. 95 “Mort. Deb. . is PM M .. Stock ~ 99 —102 99 —102° x2 
85,000 Henley' s (W. T.) Telegraph Works, Ord. .. 5 15 9% 20 0 | 20 v | 164— 174 164— 17 uud 
35,000 Do. do. 44 % Pref. .. - + 5 44% 44° S | M 57 &— 1 | 
48,050 Do. do. 44 Mort. Deb. Stock .. | Stock < . . $ 109 —113 109 —113 B 
90,000 | India- -Rubber, Gutta-Percha & Telegraph Works T T 10 10 X 100% 10% 204— 214 204— 21 | - | 
К 300,000; Do. do. do. 4 4% Ist Mort. Deb. 100 , .. e. | 100 —103 100 — 103 1011 
37,500 Liverpool Overhead Railway, Ord. : T = is 10 34 31 12% 67 — 6]; 61— di EN 
10,000 | Do. do. Pref. £10 paid К NA ee is 10 ECL e Lau 9 oa 97 — 10i 97— 10} | И 
7,500 | Parker (Thomas), Ltd., Ord., Nos. 1 to „ш se qe oss ЧЕКИР ЧОО dann Xo zone Т ni~ 154 144-- 154 
§Rosling & Fynn 6 % , Cum. Pref. : .. B 95 .. £l , .. 6 % NE | 190 to 3,0 
87,350 | Telegraph Constr uction and Maintenance. . 12 15% 174% 20 % | 37 — 40 37 — 10 39 жч 
150,0001 Do do. 4% Deb. Bds., Nos. 1 to 1, 500 Red. 1909 100 „ quet 102 —105 102 — 105 
540,000! | Waterloo & City Railway, Ord. Stock НР vs 100 3% | 8% | % | 93 — 96 | 93 — 96 TE 
+ Quotations on Liverpool Stock Exchange. : Unless otherwise stated all shares are fully paid. 
§ From Bradford Share List. From Manchester Share List. 
= 


LATEST PROCURABLE QUOTATIONS OF SECURITIES NOT OFFICIALLY QUOTED. 


Consolidated Telephone Construction and Maintenance, Mn · ne and Hyde Electrio (£10 pd.), Ord., 18—14. 
do. 


National Electrio Free Wiring, 1. „ „ a - Pret. (£10 pd.), 10—11, 
Bank rate of discount 4 per cent. (October 2nd, 1902). 
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Blackheath and Greenwich Dist. Electric Light, Ord.. : 
Do. 44% 1st Deb. Stock, Prov. Certs. 
sore & Kensington Electric Light Sup., Ord., 1 to 20,000 
do. 1% 'Сат. Pref. 

Charing e and Strand Electricity Supply І 

Ро. до. до. „Cum. Pref. 

pe: do. “City Undertaking "4 % Cum. Pref, 
do. 4% Deb. Stock Red. be ix 


*Chelsea P Electricity Supply, Ord. ee 
Do. % Deb. Stock Red. E 
City of London Electric Lighting, Ord. 40,001- 110,595 ах 
Do. 6 % Cum. Pref., 1 to 40,000 
Do. 5 % Deb. Stock, Scrip. (iss. at 115) all paid . 
Do. 44% 2nd Deb. Stock, Prov. Certs., all paid. | 
foun ol of Tondon & рен Prov. Electric Lighting, Ord. 1—-40,000. . 
do. 6 % Pref., 40,001—80,000. . 
8 44% Deb. Stock, Prov. Certs. (all pe) Red 
ао е s Electric Corporation, Ord. Shares · .. 
55 do. 6 % Cum. Pref. . 
do. 44% 18 Mort. Deb. Stock 
Keb оа and Knightsbridge sissies Ord. 
Do. do. do. 4% Debenture Stock 
ot Supply e Limited, Or "E 


0 6 % Pre 
Do. 985 do. 4 % 1st Mort. Dev. Stock Red 

Metropolitan Electric Supply, 1 to 100,000 . д 

Do. do. ae Ist Mort. Deb. Stock 

D. do. Mort. Deb. Stock Red 

Notting Hill Electric Lightin T 


[4 
St. James’ and Pall Mall Electric Light, Ord. 
Do. do. 19. 71% Pref. 20,081 to 40,080 
о. 


ро. йо. 34% Deb. Stock Red 

Smithfield Markets Electric Supply, Ord. 
do. 4%, Deb. 
South 1 Дөн Electricity Supply, Ord. 
Urban PEU pupp: Ord., £4 pd. ; 
o. 5 C um. Pref., £4 pd. 
Кейш a Piece Supply, Ord. : 
а, do. 5 Y Cum. Pret. 


ч Subject to Founders Shares. " 


— (— — — — 


— — 


| This week. : | Last week. line. or Dec. | 


Btoek- + —- -Dreraegás tor the ors 
or Quotations 
Share - last. three gears. Dec. 3rd. 
1 1899. 1900. | 19001. | | e 
1 7; & Е 
100 Е m | d 110 —113 
5 | 6% | 6% | 8% | 10)1— 10 
5 9% | 9% |10% 9 — 9 
Ad NW E RM аео 
100 E 54%, ee е 
5 6 4 
Stock a * ; P E M 
10 4 E 
10 6% | 6 у le E. в 
100 ү: E is 108 1% 
10 6 6 Д x 11 121 
a i 2% i 109 —112 
5 % |T% , 7% 8 
100 .. > * 107 110 
5 11 % 12 % | 10 95 10 — 11 
Stock | .. E 2 101 —104 
8 | и lg 2 
ie i 8 
Stock | .. E B 96 — 99 
i) 8% | | | заи 
Stock | .. Е M 99 — 103 
е D. 15 ү: к 
— 15 
5 1 7 94 
100 5 = 98 101" 
5 — 21 
100 5 n 80 — 90 
v "T 8 — 3 
5 Vs - | = ii 
5 sxe в ояе i - 4h 
5 18 % ‚ 104% | 104% | p 


— 1 


1 Unless TUE stated all shares are fully paid. 


MARKET QUOTATIONS, Wednesday, De December lOth. 


Closing 
Quotations 
Dec. 10th. 

a 
по -na 
10 — 1 
10 — 1 

| 9 — 

4 р 
105 —107 
110 —113 

10—11 
13 — M 
124 —199 
103 —-106 
11 

109 —113 

6 — 

6 — 

107 —110 

10 — 11 
101 —104 

1— 2 

5 — 

96 — 99 
154— 1 
109 —114 
99 —102 

14 1 , 

144— 1 

A. 2 

1 

EK. 
3 — 
a 1 

a we 

11 — 12 

| 6 — 64 


—— —— — —- 


жы. — — —— — 


CHEMICALS, &c. METALS, &о o. (continved). This week. Last week. ine. or Dee. 
a Acid, Fouroenione- per ewt 5 / | 5/- | - g Copper Sheet - per ton £67 i. £67 
a „ Nitric..  . per cwt 2. ` B- . 9 »..Rod.. .. .. per ton £01 4867 
a ,, Omxalic,. А рег cwt 82/- 32/- e „ (Electrolytic) Bars .. per ton 455 455 
a „ Sulphuric... рег cwt. | 5/6 5/6 e " - Sheets. per ton £73 473 
a Ammoniac, Sal per cwt 42/- 42/- e » 5 R .. рег ton £61 £61 
a Ammonia, Muriate (crystal per ton £33 1 £33 10 с i» " H.C. Wire per lb 74. 7d. 
a per ton £30 | £30 f Ebonite Rod 200... per lb. 8/- | g- 
a Bleaching powder . per ton £4 10 £4 10 E ЛИТ Sheet 23 per lb. 5J- 5j- 
a Bisulphide of Carbo .. per ton £15 £15 , f German Silver Wire per lb. : 1/44 1/44 
a Borax. ; рз .. рег ton £13 £13 | * Gutta-percha fine . - per Ib. 8/- 8j- 
a Denzole (90 ^, : .. per gal 7/- 77 | ‚ h India-rubber, Рага fine .. рег lb. ` 3/2 о 3/5 ЗЛ to / 
а 5 180000 us per gal 5/6 5/6 Dd Iron, Charcoal Sheets -per ton , £18 £18 afi 
a Copper Sulphate per ton 417 10 £1710 i d 4, Pig (Cleveland warrants) per ton 48/6 | 51/- ' 2/6 dec 
a Lead, Nitrate per ton £A £24 i „ Forgings, according to size per ton From 411 From £11 8 
a „ White Sugar per ton £81 £31 i „ Scrap, heavy .. per ton | 47/6 to 50/- 47/6 to 50 / T 
a „ Peron ide .. per ton | or | eae $- ire, galvanised No. 8 .. per ton 29 15 15 | ix 
a Methylated Spirit . . рег gal. | | £10 139 
a Naphtha, Solvent (90% at 160°C). per gal 5/6 5/6 ‚ 9 Lead, English Ingot рег ton to £10 15 £H dee. 
a Potash, Bichromate, in casks .. per lb. за. 8d. | E" » Sheet. 14 2199 419 | 
a si Caustio (75/8090). . per ton £24 £924 EL. Mangevin Wire No. 28 . per Ib. 8/- | 8 / 
a „ Bisulphate per ton | £85 £35 д Mercury І per bot. £8 15 £8 15 
a Shellac рег cwt. 130/- |o 180/- 2 , 4 Mica (in original cases) small ` рег lb, , 3d. to 94. , 84. to 9d. | 
a Sulphate of Magnesia a per ton £410 £4 10 а n s 5 medium per Ib. | 1/9 to 2/9 1½ t0 2/9 
a Sulphur, Sublimed Flowers per ton £6 5 £6 5 od large .. per lb. to 73 3 to 7/3 
a us Recovered : per ton | £510 45 10 ? i p Phosphor Bronze, plain castings per lb. 114d. to 1/2 | li$d. to 172 
a Lump per ton £5 £5 (p „ rolled bars & rods per ib. 1/-t 1/8 | 1/-tol/8 ` 
a Soda. Caustic (white 70%) per ton £10 15 410 15 Я р „ Strip & sheet рег lo. From 1/2 | From 1/2 | 
a „ stals Be ae per ton £3 £3 $3 , 0 Platinum - per oz. : £4 £4 | 
a „ Bichromate, casks.. рег lb. Ad. 24d. es f Silicium Bronze Wire .. per lb. 9d. to 1/ 9d. to 1/- 
| | . N еы ‚ Magnet, 1 to desc p n per ton £58 
METALS, &c. | | 4 » inba г | Prom 615 i te £10 2 
5 Aluminium Ingots, in ton lots .. per ton £148 £118 - ? Tin, Block .. per ton d to £114 | to #113] £1 iuc. 
Уз Wire, in ton lots per ton £221 4221 | 9 „ Foil .. per lb. 1/6 1/6 i 
А Sheet, in ton lots. per ton £191 £191 ^» „ Wire, Nos. 1 to 16 per lb 1/63 64 | 
р Babbitt' к metal ingots per ton £40to £130 £40 to £1*0 p White Anti: friction Metals— 
с Brass (rolled metal 2’ to 120 basis per lb. a d. “White Ant" brand . per ton | £86 to £60 | £96 to £60 
€ „ Tube (brazed) bs per Ib нні. d. ‘ J Yarns, 2/10a Grey Cotton, on ep is per lb. 7d. 7d. 
€ „ „ (solid drawn). per lb 63d. qd. J. „ 6 lea. Flax .. per lb. 58d. ' 
c „ Wire, basis. per lb 64d. : jf - », 3 ply 10 Ibs. Russian per lb. 444. 4 | 
c Copper Tubes (brazed) per lb Bia. . j „„ 10 lbs. Russian, single per Ib. А | 4@4. | 
с (solid drawn) per lb. : 9d. J „„ _ 180lbs. Jute rove per ton £1111 £11 11 
g Copper Bars (best selected рег ton £67 £67 | k Zinc, 8h' t (Vieille Montagne bnd. ) per ton | £23 | £23 
\ 
а Meets Ө. Boor & бо 88 [f India-Rubber, Ө. P, and Teleg. Works ko Moser. Morris Ashby, Limited. 
: b The Britis uminium Co., Е А g Messrs. James speare. [Co., L m over T 
IR c Messrs. Thos. Bolton & Sons., Ltd. 1 h Messrs. Edward Till & Co. " ' ‚ж SUCRE n Messrs. P. Ormiston & Sons. 
supplied bY | d Messrs. F. Wiggins & Sons. PP i Messrs. Bolling & Lowe. supp! J | o Meters. Johnson, Matthey & Co., Lu. 
e Mens. Frodencs Smith & Co. A Messrs. Walter H. ырыр Co., Ltd. p The Phosphor Bronze Company L 
TRAFFIC RECEIPTS. 
| Receipts for Miles Receij ts for Miles 
ibo weak: Total to date. open. ee P n Total to date. | open. 
Comprny 1 55 ты? Company eee —— x 
' паш CCC танта EO елаша: been or Am- Ino. or This Last 
Am'nt. des. Am'nt. dle.“ ; А | . Am'nt. Am'nt. dens bear : 
28 868 | 61 | 29444 | 8. 800 1 T T. | | £ £ | | 
Баакы .. | Nov. i + | А + B. E. T. Co. (continued) ' 
pool and Fieatosd Dec. 6 170 4 12 20,542 | — 172 zT 7 8 Southport ov. 28 908 | + 92 19,810, + 4,476 | 
. & Car. Co. „. 4,129 , +314 == = 28 | 98 Ё South Staffordshire. . i з | 611 | — 78 | 95,995, — 1,214 21 | 
Briso BUE Co. | E „ Swansea an .. „ 28 497 | + 80 23, 585 + 1,496 5 
Barnsley ce oe ee Nov. 28 156 == Mrd | TT €— e Taunton oe ee ` "P 56 f 28 50 | + 4 8.079 — м1 
Devonport T 366 |+ 9, 20,498 + 1,217' 5 5 38 ешо  .. Ке 28 908 | + 37 | 14,089 + 1,908 
Dud) ey —Btourbridge. . А 98 705 +108 | 35. + 4, 466 1 EC ө” eston-super-Mare..| „ 96 28 — А = " 
Gateshead „ 28| 909 | +229 | 96,817 | + 7,955 | 1 $'6 Wolverhampton Dist. | „ 28 300 | «210 | 10,489 | + 6.805 1 8 
Gravesend — Northfleet „* 98 167 — 9,526 — — 9 Central London Railway | Dec. 6 | 7,140 | +188 | 158,010 | 4 11,254 6 6 
Cresnonk РО ОУ „ 28 444 | + 58 | 93. +18,282 | 7 "à Б City and 8. London Ry. „ 1| 8551 | +690 | 70,578 +31, 4 61 
Hartlepool . e| o 8 206 | + 16 | 12,016 | + 1,186 4 Doncaster Corp. ; — — — — = 8 
Kidderminster . m oe ?* 28 9] * M. 6, : + 66 Dover ө н 6 169 — 11 10,668 + a6, 8 46 
Merthyr .. .. „ 28, 166 |— 45 | 9,4:7|— 1,728 8 | 8 Dublin United Trys. ..| „ 5 | 4,140 | «194 | 110,024 | + 2,965 | 4 а 
Siemon c| x8 m rs Bois | а. бшктт с мул ьт eai méme оре 
ee * . : w ov.,16 + ’ = d 
Poole . 0e 6| „ж 908 | + 27 | мв — 5 Kg KC Liverpool Overhead Ry. 2] 1470 | 4 58 78, — 615 8 a 
es e 05] o 2 109 | +966 | 71,788 | + 6,698 * Newoasile „| n 8 8006 | =j = Г = "m 
Rothesay.. .. ..! „ | 80 4 18 L189|4 501 —| — Sunderland Corp. „% 7| T | B] — р [m 
D Wl. ion 3 MEAE | adii 5 uud ELTERN 1 7 MEE PERSE een 
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INSTITUTION OF ELECTRICAL ENGINEERS. 


SOME LIMITS IN HEAVY ELECTRICAL ENGINEERING. 


‘Abstract of inaugural Address by the President, James 
SWINBURNE, delivered December 4th, 1902. 


Jr is customary for a Presidential Address to be a review of the 
development of the science with which the Institution is par- 
ticularly concerned. “Such a review is especially beneficial in the 
case of such a rapidly growing industry as electrical engineering, as 
the outlook changes considerably during a year. But other forms 
are open ; for instance, I might have devoted our time to the dis- 
cussion of the work of this Institution, and gone fully into its 
growth and its doings, and we might have considered what the 
Institution has done for the industry, and what it ought to do in 
the future. 

Instead of a review of the past, a dream of the future may take 

the form of & presidential address. I might draw a rosy picture of 
a future when everything conceivable is done electrically. 
Great though the temptation is, I will resist it, and try to look 
into the future from quite & different point of view. We have been 
going ahead so very fast lately—even our acceleration iteelf in- 
creasing—tbat we may be a little apt to have vague views of what 
we can and what we cannot do electrically. It may be well, tbere- 
fore, to try and look over some of the branches of our great and 
diverse industry, and see what obstacles are now opposing us, and 
wbat are likely to oppose us shortly, and whether the obstacles are 
insuperable or not. 


There are clearly at least two kinds of obstacles For instance, 


it is obviously impossible to get more than 746 watts out of a 
dynamo taking 1 н.г. to drive it. But the limit of possible speed 
on an electric railway belongs to quite a different category. I will, 
therefore, discuss various branches of electrical techn logy, to вее 
what may prevent, or is preventing, further advance. | 

In this address I must touch on many points which may be con- 
troversial, and I will aek that what is for shortness stated dogmatic- 
ally, should only be taken as personal opinion. | 

Twenty years ago this Institution was chiefly concerned with the 
development of the telegraph. We can get but few telegraph papers 
now. This is not because telegraphy is dead ; it is because most of 
its problems are solved, so there is little to discuss. The fact that 
there is httle to discuss in telegraphy is the proof of its vitality. 
Ten years ago we were in the thick of the evolution of the dynamo 
and the transformer. Now there is little but detail to discuss about 
electrical generating machinery. This is because heavy electrical 
machinery has got through ita difficult infancy, and is now s trade, 
which is the highest compliment that can be paid to it. But we 
electrical: engineers have also developed through our difficult 
fraining into being the scientific branch of the engineering pro- 
fession. We must not say that because we can buy efficient dynamos 
and order accurate instruments, we need have no technical know- 
ledge. Quite otherwise, we must understand dynamos as before, 
also measuring instruments, but we must also understand steam 
engines, gas engines, fuel questions, financial matters, Parliamentary 
mattera, tramway matters, railway engineering, and, very soon, rail- 
way management. All these are the work of the electrical engineer. 
No one man can be a complete electrical engineer; but each of us 
ought to know one subject well and a large number of allied subjects 


fairly well. 


As a basis of technical knowledge, which I am alone dealing with | 


to-night, we must have s fairly all-round knowledge of “ theoretical” 
physics and chemistry. Physics is merely unapplied engineering. 
Science is split—unfortunately, the split is very difficult to heal— 


into two parte, generally wrongly called the theory and the practice, or 


pure and applied science. The fissure is not so deep in our branch 
of engineering, but it is tbere. Bcience, to be worthy of the name, is 
knowledge of Nature utilised by man. Engineering is science, and 
science is engineering. You can cut off a part and call it Unapplied 
Science. This is what is generally known as Theory or Pure Science. 
It is not purer than any other science, and the term Theory is mis- 
applied. To be an engineer you must know both branches. There is 
nothing superior about knowledge which is not yet applied. It is 
mere raw material; it may be useful when worked up, and it is 
valuable before it is worked up, but only because it may be worked 
up. The so-called practical man who works at applications without 
understanding the generalised principles is ignorant. He only under- 
stands a part of science. The so-called scientific man who only 
understands what is called pure science is just as ignorant. Each 
understands part of his subject only. Specialisation demands sacrifice 
of general knowledge to gain particular, but the “ theorist ” and the 
practical mau are both ignorant of half science. Very sinister 
is the influence of the pradtical man " who despises “theory " and 
thinks everything abstract, or mathematical, or chemical is better 
left unlearnt, and who glories in his so-called “practical know- 
ledge”; but just as sinister is the attitude of the half-scientific 
"theorist" who thinks his own kind of knowledge includes of 
necessity that of the practical man." The, may I say, somewhat 
supercilious attitude of the (from this point of view) balf-educated 
scientific man, who only deals with the raw material of knowledge, 
bas done more to increase the gap between applied and unapplied 
science than any action of uneducated manufacturers. The sort of 
tacit assumption that an engineer can never be a “scientific man," while 
a “scientific man ” can teach the engineer his business, cannot fail 
to annoy the engineer, and this feeling of annoyance is largely the 
cause of a great deal of opposition to technical, that is to say, really 
scientific education. a ; | 


* 


‚ Perhaps the votary of unapplied science sometimes feels that it 
is hard that people who only possess, in his opinion, a kind of 
knowledge which is unworthy of the name of science should be 
able to secure more fishes and more loaves. He must remember 
that he gets more kudos. Moreover, unapplied science is pleasanter 
fo acquire. But the great work of the world and the making of 
character depend on people doing wbat they dislike, not what they 
like. Each branch has its own peculiar advantages, and there 
ought to be no sort of antagonism. I would plead for more mutual 
respect, and a better understanding among scientífio men, and 
closer fellowahip among those who study raw science, and those who 
deal with it iu its finished form. 

We as electrical engineers ought especially to heal the split 
between the two halves of science; a split which is much deeper 
in other branches of engineering, such as chemical and purely 
mechanical We ougbt to unite knowledge of both branches of 
science in one índividual as much as possible. 

No excuse is therefore needed for ranging over a fairly large area 
in an address. To keep within reasonable limits of space our atten- 
tion will be confined to heavy electrical engineering, thus omitting 
the electrical transmission of messages. Even then each subject 
can only be treated very shortly indeed. 

Tides.—The tides are often rgferred to as a possible source of 
energy even to this day; and it às urged that in places where the 
tide rises abnormally—for instance, ia the estuary of the Severn— 
it would pay to make adam with turbines. But a system which 
gave an enormous power for a very short time four times a day 
would be of по use. With a single tank it is impossible to get a 
continuous output; it is, therefore, necessary to have more than 
one tank. The tank may be divided up into three, say, опе of 200 and 
two of 400 square metres. By means of these tanks, of total area 
of 1,000 metres, and two turbines and one aynamo, if the tide—and 
the neap tide must be taken—is only, say, 4 metres, we only get 
700 watts! It is the great capital expenditure that wrecks tide 
schemes. It is often said that a Norwegian fiord or a Scotch loch 
could be easily dammed and utilised ; but it would be impossible to 
find three lochs all opening out together. The need for more than 
one reservoir does not seem to have been recognised. In addition, 
the demand for electrical energy on Scotch lochs or Norwegian 
fiords is rather minute. 

Water-power.—Some years ago there was a great deal of excite- 
ment about the development of water-powers. The idea was that 
power could be got for nothing, and industries would all migrate 
from coal districts to the neighbourhood of water-powers. At the 
time of the excitement it was pointed out, largely in vain, that 
water-power did not cost nothing, because the development of a 
fall demanded a good deal of capital, whose interest and deprecia- 
tion had to be paid. But further than this, Ricardo's theory of rent 
is applicable to water-powers as well as to arable land. If steam- 
power costs a farthing a unit, and if water-power at the same place 
can be produced for half a farthing, after paying working expenses 
and interest, the owner of the water-power will claim the odd half- 
farthing as rent, or will just allow tne water-power enough to 
encourage the production of a new thing. As a rule, however, s 
water-power is not where it ie wanted industrially. In the nature 
of things water-powers are generally in hilly countries, and are 
seldom near the sea. The result is that a water-power, ava rule, 
cannot command the same price as steam or gas, because it is not 
where it is wanted. The idea in starting many of the water-power 
stations also was that works which needed power would come and 
settle near. Ав a matter of fact, the cost of power isa much smaller 
item in most industries than is generally supposed, and it does not 
pay to start & works in an otherwise not perfectly suitable locality, 
simply for the sake of the cheap water-power. Against the 
cheaper power, we have to put extra carriage for materials and 
for coal, which is often needed in addition, and extra carriage for 
finished products, aud very often extra cost of labour, as labour is 
often dear and bad in water-power districte. Let us take, as an 
example, calcium carbide. The general idea is that the electrical 
energy is practically the whole cost of the carbide. Taking present 
practice, however, a kilowatt makes about two tonnes, or say two 
tons of carbide a yesr. The difference between water at, say, 
£2 10s. and £5 a kilowatt year is thus £1 5s. a ton in cost. The 
price of carbide may be taken at £13 108. a ton, so doubling the 
cost of power inatead of nearly doubling the price of the carbide 
would increase.it a little more than 10 per cent. For a water power 
to be really valuable, it should be near a source of material, on the 
sea, and should have a great head of water, во that the capital cost 
of development is small. Such a water power is very valoable—to 
the landlord. 

A blast furnace is more valuable than a water power. There are 
plenty in England. Bat the owners, who have been wasting the 
gas up to now, will not give it away ; they will want rent, so that it 
will only just pay to use this gas rather than make it The elec- 
trical industry thus does not gain, but the ironmasters do. 

Carbon Cells.—For many years "electrical energy direct from 
coal" has been the dream of the electro-chemist. That is to вау, 
he has dreamed of an electrolytic cell in which the consumed 
electrode is carbon. The electrolyte in contact with the carbon 
must be a salt of carbon, or must contain a salt of carbon, or it must 
contain another salt whose positive radicle can be replaced by 


carbon. To sum up the matter shortly in the light of modern 


theory, carbon never forms ions, and bas therefore no solution 
pressure, and can therefore give no electromotive force.* At 
ordinary or moderate temperatures carbon is practically inert. At 
high temperatures, oxygen, sulphur, silicon, and to some extent 
nitrogen, and many of the metals, combine with carbon, but there 


` * Bee, however, Billitzer, Monatsh, 1902, 23, 502. 
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is no dissociable salt of carbon formed. "The carbon cell thus seems 
impossible.“ 

It is hardly necessary to discuss thermopiles or thermo- magnetic 
engines as possible economical producers of electric power. 

Steam Engines.—The primary question in all heat motors is: What 
temperature range is available? In the case of a steam engine 
there is enormous waste of mutivity }—to use а variation of Lord 
Kelvin’s convenient term—in boiler flues. We burn carbon and 
hydrogen, capable, even with air, of giving a temperature of some 
1,500* C , and the heat is degraded down to some 200°C. That is 
to say, instead of getting the heat with a mutivity of about 0 825, 
we degrade it down to, say, 0:35, a clear loss of 0 45 out of 0'8, or 
56 per cent. This degradation is apart from the efficiency ; the 
efficiency is concerned with the loss of heat up the chimney. The 
higher limit in large modern reciprocating engines may be taken 
roughly at 600° A. (327° C. or 620° F.). Above this there is difficulty 
in lubrication, and to some extent weakening of the material. The 
pressure corresponding to this temperature for saturated steam is 
out of the question, and the pressure may be taken at, say, 12°5 
megadynes per square centimetre of 12} atmospheres 1, or 200 Ibs. 
per sq. in., and steam leaving the boiler superheated to 600° A. 
does not get at the cylinder lubrication at that temperature. Our 
limits in the steam engine are thus pretty clearly defined. "The 
pressure is the essential factor. Superheating is not much good in 
the way of getting higher mutivity in tbe boiler, nor is it very 
important in getting much more energy into the steam. This is 
shown diagrammatically in fig. 1. The vertical ordinates are abso- 
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Fig. 1.— 0, AND 0,0 CURVES FOR STEAM AND SULPHUR DIOXIDE 
ENGINE. 


lute temperature, but in Centigrade degrees, and tne horizontal 
distance represents the quantity factor corresponding with tem- 
perature, eo that the area is the energy of a gramme of steam. 
That is to say, the energy in tbe gramme of steam at any point in 


* For a full discussion of the carbon cell see Primary Batteries, 
by W. R. Cooper. E. de Fodor, in Elektricitot direkt aus Kohle 
Hartleben, Leipzig, also gives а fall account of work done on this 
problem up to 1897, the date of the book. 

f Mutivitu.—The term motivity was introduced by Kelvin (PA. 
Mag., 1879, Math. and Phys. Papers, I.), but is not used much now. 
The expression "Available energy" is well known and clear, 
though through an obvious slip in the first edition of Maxwell's 
“Heat” it was called, but not confused with, "entropy." The 
term motivity suggests, according to the modern fashion in nomen- 
clature, a specific quantity, but I have no right to use it in a new 
sense. I therefore suggest mutivity,” which is a contraction for 
i mutativity," to denote the changeability or convertibility of the 
heat into other forms of energy. The mutivity is thus a number 
equal to (01 — 69)/61, which is less than unity, во that the mutivity 
is the available energy per joule. The energy integral of the 
mutivity is thus the available energy. The curves, fig. 5, give 
roughly the mutivity corresponding to various temperatures. Thus 
if one wants to find the value of some heat at, say, 600° absolute 
with a lower limit of 200, tbe line starting from 200 ia followed till 
it cuts the horizontal 600° line. The other ordinate gives the 
mutivity 0°66. 

i Common Sense Scientific Units.—To talk of boiler pressures in 
megadynes per square centimetre may seem strange. We, the elec- 
trical engineers, have au almost perfect scientitic system of units, 
so that the quantities hang together in a sensible way. No one 
who once understands the C.G.S. system ever wants to work any 
other. If a man never wants to apply thermo-dynamics to any- 
thing but British steam engines, and never wants any foreigner to 
read his work, and never wants to know what ia done outside this 
small island, the English system may suit him if his time is of во 
little value that he does not mind a tangle of useless coefficients. 
If, however, any,one wants to do quantitative work—and allisuch 


the cycle is the part of the whole area included in a horizontal line 
from that point to the left, and a vertical line to the vero line at 
the bottom of the diagram. The figure a B C D E is thus the energy 
taken by the steam, of which a B cr G is used, aad the rest wasted, 
The mutivity scale for a lower temperature of 338° A. shows the 
amall value of the energy taken in. This curve is for temperature 
473° A. and 338° A., 200° C. and 65° C., and the exhaust is opened 
at 382° A., causing the wedge-shaped loss on the lower right-hand 
corner. The expansion is taken as adiabatic, without cylinder 
cooling. To the right is shown, dotted to the same scale, the ordi- 
nary temperature entropy diagram [For see next page.] 

The mutivity scale shows that superheating up to R on the energy 
or I on the entropy curve, gives little advantage from the mutivity 
point of view, while the extra energy, © H 3 D, is small Super- 
heated steam thus carries but little extra energy, and carries that 
little without much extra mutivity. But superheating steam is 
very important for ordinary engines as it reduces the expansion 
condensation, and what is much more important, the cylinder con- 
densation. Jacketing is also used to reduce condensation. As long 
as the cylinder is hotter than the steam there can be little com- 
munication of heat; the trouble is, that if the surface is wet 
evaporation cools the metal. Pouring heat through a cylinder wall 
into colder steam is itself an uneconomical process, meaning increase 
ofentropy. Superheating proves to be the easiest and most econo- 
mical way of dealing with & source of waste that is inherent in a 
reciprocating engine. But the weight of steam should not alone be 
used in comparing the performance of an engine with superheated 
steam with that of another. Superheated steam takes more heat to 
produce it, so that a boiler with a given coal consumption and 
chimney temperature gives less. 

Our upper limit in the engine is thus somewhere about 473° A. 
for saturated steam with a mutivity of, say, 0:285, with a little addi- 
tion up to 600° A., with an average mutivity of, say, 0'37. The 
lower limit is, however, of great importance. If we could work 
down to the temperature of the air we would gain greatly. We 
cannot do so, because the engine would have to be enormous. The 
0,v curve is shown at M to a small scale. It shows the volume 
becoming unmanageable. A great deal of condenser water would 
also be needed. A two-fluid engine is theoretically possible. We 


work should be qvantitative—the ordinary units and tables in 
thermo-dynamics are terrible. In England we measure heat in 
thermal units with no name, and energy in foot-pounds, and power 
in horse-power. Our thermometer is graduated without any 
apparent relation to anything. It has been said that its zero is the 
temperature of ice cream, and its 100 that of the fevered patient 
who consumed it. Mr. Ram has pointed out that each degree 
really corresponds to the expansion of mercury by a ten-thousandth 
part. Onr pressures are in pounds per square inch less the magic 
number 14:6967, but we take condenser pressures as the difference 
between the number of inches of mercury read and 29:92. These 
measurements involve a large amount of unnecessary arithmetic’ 
every time they are ured. Tbis means waste of time and chance of 
inaccuracy. The French are by no means beyond reproach. Their 
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pressures are either in atmospheres, atmospheres less one, or in 
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millimetres of mercury. The Centigrade scale is just as absurd as 
the Fabrenheit. Even with 273 added, it has no numerical relation 
with anything. Some day we will perhaps have an ‘absolute scale. 
But practically all thermo-dynamical workers fail to realise that 
heat is really energy, and have a special unit of heat depending on 
the specific heat of water which has nothing to do with anything 
else. We, asthe most scientific of the engineers, ought to use our 
own scientific and rational units, so that the horse-power, foot- 
pound, pound per square inch, poundal, calorie, British thermal unit, 
inch of vacuum, and all the thousandland ione silly weights and 
measures may be helped into the limbo,of disuse. 
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want a second fluid which gives a higher pressure at, say, the tem- 

ature of a condeneer, or better at the temperature at which it is 
inconvenient to expand steam any further. I have taken sulphur 
: dioxide a8 an example, becaure most of tbe data are available, and 
e because it is being tried in Germany, though I have not seen any 
accounts of results. If a higher temperature than the one I have 
taken were used, the lower right-band corner ot the steam diagram 
would be saved. The lower closed area a P Q в is the energy curve 
of the corresponding weight of SO, I have only considered the 
internal energy, or U, of tbe fluids for simplicity. It is accurate 
enough for the purpose of explanation. The curves are not 
minutely accurate either. The additional area 4 P Q is thus, 
theoretically, clear saving due to the use of SO, which enables a 
second engine of reasonable size, as it were, to continue the useful 
expansion down to a temperature little above that of the air. The 
0,v carve N, which takes the place of the continuation of м, shows 
graphically the convenience of going to a second working fluid. 
How far such saving will pay will be proved to us in Germany. 
There appears to be room for economy. 


(To be continued.) 


* Entropy [See p. 1000.].—There is an unfortunate misconception 

T as to the nature of the function entropy in moat treatises on the 

® steam and gas engine, and in the use of the % diagram. Clausius 
defined entropy so that— 
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E The whole idea of entropy is that in every change in nature it 


must increase, otherwise the change cannot occur. In the bypo- 
thetical but impossible case of reversibility — 


(yt = 
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where the brackets mean that the integration is round a closed 
^. cycle, and 
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à The study of reversible changes occupies most of the space in 
: books on thermo-dynamics, just as the s.udy of frictionless 
dE mechanisms throws light on engineering problems; but, though it 
ч is numerically correct in the limiting and purely hypothetical case 
8 of reversibility, the equation 

: ан 

Lo = = 

я 0 i 


as a definition of entropy is fundamentally wrong. It gives a 
wholly wrong notion of entropy. We really owe the practical use 
of the entropy diagram, and the insight we have gained through it 
in spite of the confusion as to entropy, to Macfarlane Gray. In 
discussing the 0,5 diagram of an engine it is usual to define the 
entropy by the equation d$ = di/0, which is wrong, and to lay down 
that the area of the 0,9 is equal to that of the p,v diagram (divided 
by the mechanical equivalent of heat) This incorrect detinition 
has no doubt given rise to the notion that entropy is the factor 
of heat corresponding to temperature. The whole object of engine 
analysis isto trace irreversible changes. If the diagrams were of the 
ваше area, after multiplying by the wholly unnecessary coetlicient, 
the engine would be reversible and perfect, and there would be no 
use in investigating it. The badness of an engine in its way of 
using its working fluid should come out in terms of the excess of the 
0,9 over the p.v diagram. A perfect engine would allow no increase 
of entropy. "There are various increases of entropy in practice. The 
most important are increases of entropy due to addiug feed water 
below the boiler temperature, wire drawing steam, heating the air 
by convection and radiation of steam pipes and engine, conduction 
between cylinder walls and steam, conduction through cylinder 
walls from jacket, sudden expansion into condenser, and mechanical 
friction throughout the mechanism. The importance of each growth 
of entropy depends on the temperature. The temperature integral 
of the irreversible increase of entropy would be an area on a real 
0,9 diagram. The total area of the 0,9 diagram would then exceed 
‘hat of the work of the engine (or of the p, v diagram if the mechanical 
friction is excluded) by this area, which would represent the badness 
uf the engine. To give a clear idea of the value of this loss, the 
mutivity should come in as a coeflicient right through. This is done 
graphically by cutting off the bottom of the area. We should, there- 
fore, localise all increases of entropy on an engine, and then try to 
prevent them. 

It may be urged that the definition of entropy with which I find 
fault is given not only in engineering text-books, but that it occurs 
ia nine out of ten treatises on mathematical physics. That is во; 
most writers define entropy incorrectly. As the mathematical 
treatment of reversible processes naturally occupies most of their 
attention, an incorrect definition gives no quantitative error until 
irreversible processes are considered. The mathematical physicist 
then generally, perhaps consciously, rises to accuracy, but some- 
times he does not. Adiabatic and isentropic are thus also defined as 
synonymous, The isentropic, or curve of constant entropy, does not 
coincide with the adiabatic, or curve of no passage of heat, except in 

hypothetical reversible changes. On a p,v diagram the adiabatic 
| curve may be anywhere between the isentropic and the isothermal, 
coinciding with either in a limiting case. 


1001 


DUBLIN SECTION. 


Ox the 21st ult. Mr. A. E. Porte, M.I E. E., ebairn an of the Dublin 
Local Section, read his opening address. Tbanking the members 
for the honour which they had conferred upon him, he reminded 
them that Mr. Towle had been elected to the position, but had sub- 
sequently been appointed to carry out the erection of the 50,000-11.P. 
generating station of the London Metropolitan District Railway. 
Mr. Percy Sheardown had been promoted to the position vacated 
by Mr. Towle at the head of the Dublin United Tramways Co.'s 
generating station. | 
Mr. (till, who had acted as hon. secretary of the section from its 
commencement, had also been called to London, baving been ap- 
pointed chief engineer to his company (The National Telephone 
Company), а most responsible position, seeing that the company 
has a capital of £8,100,000 (June, 1902), an engineering staff of 
7,850, a clientele of 208,587 subscribers, and 434,995 miles of tele- 
phone lines. | 
After highly eulogising Mr. Gill on the score both of his pro- 
fessional and of his social qualities, the chairman presented him 
with & piece of silver plate, which had been subscribed for by bis 
late associates as а mark of their esteem. The chairman then 
reviewed the progress which had been made in electrical work 
in all directions during the past year. The tendency towards the 


. establishment of large generating stations distributing power over 


large areas at high pressure was cited as a complete justification of 
Mr. Ferranti's Deptford scheme, and it was hoped that the new 
power station approaching completion at Dublin would enable 
energy to be supplied to manufacturers at low prices. The 
advances made in the construction of steam turbines were dwelt 
upon, and it was sugges'ed tbat oil engines were ideal motors for 
carrying the peak of the load on account of their freedom from 
stand-by losses. The neglect of peat as a source of poor gas was 
commented on, and ıt was pointed out that peat bad been success- 
fully used at Inchicore for the heating of a Siemens regenerative 
furnace, 5 tons of peat replacing 3 tons of coal. Some particulars 
of the Jebsen process for the manufacture of peat fuel in electrically 
heated retorts were given; the peat charcoal produced has a 
specific gravity of 0'3 and a caloritic value of 7,000 B. Th. U per lb. 
The introduction of large gas engines, and the use of high pressures 
on overhead lines, were referred to, and the chairman suggested 
that ere long the B. of T. will permit the adoption of extra high 
pressures for long-distance overhead transmissions. Mr. Porte also 
drew attention to the advantages of the large power distribution 
schemes now on foot in this country, in obtaining a diversified load, 
and thereby being enabled to generate electricity at extremely low . 
prices. The steps which are being taken towards the electrification 
of sections of important railway systems were alluded to as signs of 
the times, and the utilisation of the electric trolley system without 
a special track, for districts where tramways would not pay, was 
yegarded by the chairman as a cheap and effective means of 
propulsion. 


NEWCASTLE SECTION. 


EXPERIMENTS ON SYNCHRONOUS CONVERTERS. 
Bv W. M. Тновмтох, D.Sc. 
(Abstract of Paper read December 1st, 1902.) 


Tu author has carried out a number of experiments on two 
dynamos, fitted with slip rings so that tbey could be used as rotary 
converters, at tbe Durham College of Science. One of the 
machines was built by Messrs. Scott & Mountain, for an output of 
9 xw.; the other was made by Messrs. J. H. Holmes & Co., for 5 
KW.; aud both machines are of tbe two-pole type, with ring 
armatures. The object of the experiments was to ascertain how 
the efticiency of the plant varied with load for all conditions of 
excitation, to find discrepancies between the theoretical and 
observed losses, and to locate the causes of these. The larger 
machine was fed with direct current from a storage battery, 
supplying current of one, two or three phases to the smaller one, 
which gave out direct current to an adjustable liquid resistance. A 
double oscillograph was used to record the current and pressure 
waves in the line between the machines, which had negligible 
resistance and capacity. The highest frequency available was 23 
cycles per second. 

The tirst set of experiments was made to find the relation between 
total plant efficiency and power factor. It was found that the 
efficiency was greatest when the power factor was unity, no matter 
which of the converter fields was varied. At low excitations the 
losses due to the Jarge idle component of the current are marked, 
especially in the three-phase tests. 

The next experiment included records of the wave forms of 
current and pressure. With single-phase transmission the efliciency- 
output curve was found to droop suddenly at loads far below the 
ordinary direct current output, and it was difficult to get large 
outputs without the second converter falling out of step, when the 
first machine would race. The differences between the observed 
and calculated losses were ascertained, and appeared to lead to the 
conclusion that the armature reaction barmoric was of sufficient 
strength to disturb the whole circuit, causing the magnetic tlux 
through the solid iron frame to vary enough to cause a considerable 
loss of energy. Unless these fluctuations are minimised by careful 
design, a change of excitation in one machine may cause & dispro- 
portionate change in the losses of the other. 

A further indication of abnormal eddy current losses is derived 
from the fact that when the second converter is under-excited, the 
efficiency of the first falls as the load increases, though ite own field 
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is maintained constant. By the aid of the oscillograph the varia- 
tions of tbe magnetic flux in the magnet frame were then recorded, 
tbese beirg due to the harmonics set up by armature reaction; for 
this purpose the oscillograph was connected with the otherwise 
unused series winding of the Holmes machine, which thus 
acted as an exploring coil. Similar curves have been obtained 
from direet-current motors fed from а storage battery, 
and in each case the form of the curve under steady running 
is perfectly constant. The harmonic has about twice the frequency 
of the impressed voltage, and therefore alternately weakens and 
strengthens the field in the air-gap. A quadruple harmonic was also 
present in some of the curves. 

The reaction ampere-turns were calculated from the voltage met 
with in the exploring coil and the other data obtained, and the loss 
in the magnet core was thus ascertained, using a formula given by 
the author in а previous paper. The loss so found accounted for 
much of the discrepancy between the observed and calculated losses 
in the machines. 

The effect of armature reaction on the form of the pressure curve 
was small, but the shape of the current wave varied widely, mainly on 
account of the armature reaction harmonic. A large number of 
curves actually recorded are given in the paper. Variations in the 
epoch and amplitude of the harmonic are well shown in the curves. 
It is observed that the field distortion is very small when working 
three-phase, as compared with single-phase. The author concludes 
that the over-excitation of the converter improves the stability of 
the system, but that if the generator is under excited, although the 
ratio of the flux densities in the gaps may be kept constant, there 
will be both an increase in the eddy-current losses and in the 
instability of working by reason of phase swinging. It is more 
economical to expend energy in over-excitation than to allow phase 
swing to start and stop it by damping coils. These are necessary in 
any care where there is a pericdic irregularity in the generator 
speed, but they depend upon a well-marked change in the magnetic 
1 and when this is saturated the magnitude of the disturbance 
is less. 

Eddy currents in continuous - current machinery have been pre- 
viously thought of as almost entirely located in the armature and 
pole-faces. From these tests it is seen that with a periodic oscilla- 
tion through the wbole magnetic circuit the losses in the solid cores 
are considerable, and the author believes that the greater part of 
the eddy-current loss found by any of the usual tests takes place in 
the solid frame. If this is to be prevented, the mechanical con- 
struction must be as accurate as in engine fitting. It is merely a 
question of first cost—the supply company pays for the energy lost 
in the damping system. 

The author hopes that these experiments will be preliminary to 
others on sub-station macbines under working conditions, and a 
rather lengthy series of tests on the effect of brush position on 
efficiency and wave-form bas already been made. 
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COSTS OF ELECTRIC POWER TRANS- 
MISSION. 


THE article in the October issue of Cassiers Magozine, by Alton D. 
Adams, bearing the above title, answers to some extent, and, in 
some respects, contradicts the arguments advanced in his article in 
the Engineering Magazine on “The Physical Limits of Electric 
Power Transmission," in which, for extra high pressures, he advo- 
cates the adoption of a separate pole line for each conductor. 

He lays down certain general conditions which may be sum- 
marised as under :— 

1. Transformers.—The initia] cost of transformers varies directly 
with the maximum rate of transmission, and is practically inde- 
pendent of voltage, distance and line losses. 

2. Pole Line.— The initial cost of the pole line varies directly with 
the distance of transmission, and is practically independent of 
other conditions. 

3. Line Conductors —The initial cost of line conductors varies 
directly with the square of tbe distance of transmission, and with 
the rate of transmission ; but, inversely as the square of the voltage, 
and the percentage lose. | 

As regarde the cost of the pole line, it is not strictly accurate to 
вау that this ie independent of every condition but its length. It is 
to some extent, and with very high voltages markedly so, affected 
by the line pressure. As is well known, and as, indeed, pointed 
out by Mr. Adams himself, in the other article referred to above, 
an increase of pressure beyond certain limits necessitates gpecial 
and costly insulators, longer and heavier cross-arms, and conse- 
quently, with three-phase tranemiseion, longer and stouter poles. 

Anyone conversapt with the cost of poles, knows that the incre- 
ment of cost per extra foot of length, or per inch of top diameter 
above ordinary stock sizes i8 8 very serious consideration in the 
design of an overhead system of transmission. 

A concrete example is worked out, viz, the transmission at 
40,000 volts of 10,000 H.P. to a town 100 miles distant from the 
point of generation, with a maximum lose on the line of 20 per cent. 
For the sake of comparison the costs are then worked out for a 150- 
mile line, assuming the eame voltage and the same loss. 

1f the autbor would but tabulate his results, one could take them 
in at & glance without the neceesity of wading through over four 
pages of letterpress freely interpersed with calculations in terms of 
dollars, pounds, cents, pence, and sbillings, to say nothing of tens 
of thousands of volts and millions of horse-power-hours. Had he 
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done во he would probably have discovered an error in his addition 
of £15,000, a mistake which falsifies all the results based on these 
figures. 

“Another error the author falls into is in converting American cents 
into pence. For example, he divides £13,200 by 24,000,000 E. p. 
hours, and gives the result as 0'275 cent or 01374. Obviously, 
13,200 x 240 + 24,000,000 = 0132. Similarly, in dividing 
£16,781 by the same divisor, the result is given as 0°35 cent, or 
0'175d. The latter figure should, of course, be 0167d. The 
principal figures we have tabulated. below, those in brackets being 
our corrections. ; 

The average losses, including those in transformers and line, are 
taken as 20 per cent.; and the loss in the line with maximum load, 
20 per cent. | 


| Correc- 
CAPITAL Costs. 100-mile lige. 150-mile line. tions. 
Transformers, good for 30,000 H. p. 
at £1 10. vs ra iM £80,000 £80,000 - 
Pole line, including fixing the con- 
ductors © 2s sis N 10,000 15,000 — 
Conduotors: (а) 850,000 Ibs.; (b) 
1,912,000 at 74d.  .. s ie 25,000 (a) 57,875 (b) - 
Transformer stations, switch gear, 
KC. ons si X ds ЧЕ 2,500 2,500 — 
£68,000 £59,875 (£104,876) 
AXRUAL Costs. 
Repairs, maintenance and interest, 
16 per cent. .. "a + is £10,200 £13,481 (£15,730) 
Management, labour and incidental . | 
ехрепвев «t ; js 8,000 2.900 (8,900) 
£18,200 416.781 (£19,090) 


COST PER H.P.-HOUR (assuming 
21,000,000 per annum.) 
Rtanding charges P*. u. dim . 0°197d. (0:132d.) 0°176d. (0-167)  (0190d.) 
Cost of energy at switchboard .. 0°250d. 0:250 0-250 
А5 „ lostin transmission 0:063 0-063 0:063 


— 


Total costs .. 0 450d. (0:445) 0:488d. (0-480) (0˙508d.) 


—— 


No data is given showing how the cost per нр. per hour at the 
switchboard is arrived at, so we can only assume that 0:25d. is the 
selling price, not the works cost, and includes all standing charges. 

As the cost of the energy lost forms so small a proportion of the 
total costs, the author pointe out that this might be increased by 
reducing the capital cost of copper in the line; but he suggests, asa 
better course, increasing the pressure to 80,000 volts, the pressure 
at which the 200-mile line between the Sierra Nevada Mountains 
and San Fr’isco, will be operated eventually. 

This would permit of using the same weight of conductors as in 
the 100-mile 40,000-volt proposal ; the only additions being, £5,000 
on the pole line, and £300 for operating expenses, which brings the 


total cost per 11.P.-hour down to about 0 455d., against 0°450d. for the 
100-mile line. 


OIL FUEL FOR STEAM GENERATION. 


Tum rapid progress of liquid fuel burning during the past two 
years is attributed by Chief Engineer Melville, in the 1902 report 
of the U.8.A. Bureau of Steam Engineering, to the nature of the 
more recentiy discovered supplies and their nearness to tidal water 
which enables the oil to be piped to the eeaboard. 

Though probably oil does not pay unless coal is more than usually 
dear, yet oil has certain sdvantages. So many erroneous statements 
had been made that the Navy department determined to make their 
own trials, and for this purpose, they not only inspected the liquid 
fuel installations on the Mariposa and other vessels trading in the 
Pacific, but they also tested the small tube Hohenstein boiler, which 
had already been well tested with coal. Fairly comparative results 
were obtained, and various forms of burner were tried. . 

Rapid development has only been made since experts realised 
that success was dependent upon atomising the oil Only a few 
years ago, liquid fuel was merely thrown into furnaces by injector, 
and it is stated that atomising bas only been recognised as important 
during the past three years. This, of course, refers to Americal 
practice. In this country atomising of liquid fuel has been fally 
established this dozen years at least. The oil should be heated 
be: ause it is thereby deprived of tenacity and atomises better. Air 
also should be heated. 

Even in America the cost of oil will usually be greater than the 
cost of coal. The cost will be reduced as tank steamers become 
more common, bnt it now costs more to carry oil than coal, and 
transportation facilities are yet of small extent for oil, but are com- 
plete for coal. Progressive development is needed. 

In the ss. Mariposa the boilers ate cylindrical. The total oil 
capacity is about 900 tons. The oil is fed to the burners by two 
duplex pumps which draw through strainers and discharge to 8 
small beating tank in which the oil is heated by a steam coil to 
150° F. Air compressed to 40 Ibs. is passed through the up 
part of the beater tank to the burners. Both oil and air aret m 
atthe same pressure. The air is used either at the temperature o 
compression or through a special heater. i 

The atomiser is а hollow oil pipe inside an air tube. Theo 
escapes by small holes at right angles to the flow of air, n 
directed by spiral directors. Steam can be subetituted for sir 
necessary, and two burners go to each furnace. The oil anal 
8443 per cent. of carbon, 10°99 per cent. of hydrogen, and 374 per 
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cent. oxygen, with a remainder of nitrogen and sulphur. The 
calculated calorific capacity by Dulong's formula is 18,806 B. Th. U. 
The specific gravity at 60° F. is 0:962; flash point, 228° Е. Only 
one man was needed to attend to 12 furnaces in two different 
rooms. A reduction of 16 mea in the fire room was effected by 
the use of oil, and the staff could be reduced by 19 men. Extra air is 
admitted cold through the ashpit door. Good results are obtained 
when the flame is steady full white or yellow white filling the 
furnace. If the heater tank is made tos hot some of the oil 
vaporises, the vapour is carried off by the air, and the supple- 
mentary heater bevomes red hot. o information is afforded 
as to evaporative efficiency secured, but about 36:4 tons (2,240 Ibs.) 
of oil were used per day, with 2,193 La.p. of main engines. ав 
each т.н.Р. of the main engines required 1 556 lbs. of oil per hour. 
Steam is not advised by the Bureau for atomising purposes, for it 
cannot give, of course, any of the effects as & combustible so 
erroneously claimed for it. But if steam be used it is preferable to 
use it at high pressure. | | 

With air the consumption of oil can be forced to a greater extent. 
Not much weight is attached to the form of burner employed. 
General character of parts is of more importance. Tests of the 
Hohenstein boiler at about 1]-in. water-zauge, gave a poor percentage 
—under 7 рег cent.—of CO, though a large evaporation was 
secured of nearly 20,000 lbs. per hour from 1,764 Ibs. of oil. 
The results were little better at natural draught. In spite of this 
the efficiency of the boiler 7 to be better tban with coal, and 
on one occasion nearly 17 lbs. of evaporation per hour per foot 
of heating surface was secured with heavy draught of 3j in. in the 
fire room. 


IMPERIAL TELEGRAPHIC COMMU- 
NICATION.* 


Bx CHARLES BRIGHT, F.R.8.E. 


THE sbare which telegraphy performs in uniting the British Empire 
was, on October 31st, advanced a very important stage with the 
actual completion of the all-British Pacific Cable and telegraphic 
girdle. "This, together with the recently published report of the 
Inter-Departmental Cable Communications Committee, seems to 
suggest the present as a suitable moment for taking a general 
survey of our position in regard to Imperial telegraphic facilities. 

I do not propose to dwell at length on the gradual— very gradual 
—development of the Pacific cable scheme. The story is che of 
much and tremendoas obstruction occupying some 15 years or 
more, a8 against 14 years’ work. First of all it was aszerted that the 
cable could never be laid, much less repaired, on account of the 
abnormal depth, which was pat down at 14 miles in places, the 
maximum depth on the route being, in reality, 3,200 fatbomsi— 
a good strategic depth, and no greater, practically speaking, than that 
at which cables have previously been laid. Then, the bed of the 
Pacific Ocean was said to be covered with coral patches such as 
would make short work of the line, even if laid. In the course of 
a report to the Colonial Office as well as in a paper read at the 
British Association and in Submarine Telegraphs, f I endeavoured 
to explode these suggestions, which were, indeed, based on mis- 
representations of fact, as is now proved. 

It, however, behoves the Government and the public to re- 
member, in fature, that in these matters the views of interested 
parties should not be implicitly relied upon; neither should any 
argament be taken much account of from those who give vent to 
the following statements in the same breath: — (1) The cable is 
not wanted; (2) It could not be laid, repsired or successfully 
worked ; (3) If insisted on, we are the people to do it. 

The difficulties that were raised, however, remind one somewhat 
of the incredulity in regard to the first Atlantic cable, but with 
this difference, that in the latter there was practically no applicable 
data to go upon. | 

As a matter of fact, the cable might have been laid in a consider- 
ably shorter interval after & decision was arrived at had the con- 
tract of this important national work been divided amongst the 
three or four large firms who tendered, at least one of whom (the 
Silvertown Co.) had, like Sir Sandford Fleming and others, laboured 
so hard in the cause. A more favourable moment might also have 
been taken for seeking tenders or giving out the contract from the 
cost of materials standpoint. As it was, the order was placed with 
a firm who were at the time busily engaged for their immediate 
clients over one of tbe very lines with which the Pacific cable is to 
compete. In the ordinary course of business every mile of the 
former was made and laid before the laying of the latter was com- 


menced, the result being that the Pacific cable is well forestalled as | 


regards traffic. | ANE 
Some of us may hold the opinion that the project should have 
been carried out in a different way, but we must all agree that the 


Telegraph “Construction and Maintenance Co. have done. their. 


work in an altogether admirable fashion. 

It may be doubted, however, whether the Pacific cable would ever 
have been laid bnt for the vigour of our present Colonial Secretary. 
The scheme had a bad time until Mr. Chamberlain took it in band, 
after recognising its importance as a link for bringing the Empire 


* An address given before the London Chamber of Commerce on 
Thursday, December 4th, 1902. | 

f Roughly, abont 34 miles. : 

5 Submarine Telegraphy: Their History, Constsuction and 
Working.” (London: Crosby Lockwood & Son. 1898.) 


into immediate telegraphic touch for political, commercial and 


strategic purposes. 


There can be no question that direct and unbroken Imperial 
telegraphy can do more than anything to foster trade between 
the Mother Country and her Colonies, and to bring about 
something in the nature of Imperial Federation or a Pan- 
Britannic Customs Union, tending to render us independent 
of the good offices of the rest of the world. One of the 
immediate effects of the Pacific cable in the matter of future 
Tater-Culonial trade is, that a message will now take inside an hour 
instead of upwards of a day to reach the hands of the individual 
to whom it is addressed. 

Another effect of the Pacific cable, which, indeed, took place 
immediately the scheme became dangerous, is that the rates 
from thiscountry to Australia now stand at 3s., instead of 4s. 9d., 
and formerly 9s, 4d. on the average. 

But any scheme for farther, and independently reducing the 
chances of a total breakdown of telegraphic communication with, 
and amongst our Colonies could scarcely fail, in the end, to 
commend itself to British subjects in their present frame of mind, 
and it is even quite conceivable—in the event of & European war— 
that the Pacific cable and the Atlantic lines might some day be the 
only means of communication with Europe. If Britannia is to 
continue to rule the waves she will require to keep a sharp look- 
out in the Pacific, as the probable scene of any future naval battle; 
and it will be conceded, presumably, that naval supremacy must 
necessarily be accompanied by direct communication with the 
nearest coaling stations as well as with headquarters. 

The weak point in the Pacific cable is, of course, the long section 
on the route eventually decided upon, between Vancoaver and 
Fanning Island—running into 3,458 nautical miles. The result is 
a slow working system, and this in competition with a complete 
system of high-speed cables. Thus, if the traffic is to be remunera- 
tive, it is bound to become congested at certain hours of th; day, 
in view also of the difference of time. Tuns, if only on this 
account, and to meet interruptions and possible lengthy repairs, 
the line must be duplicated sooner or later. This duplication 
might, however, well take the form of a link with the American- 
Pacific cable as, indeed, I pointed out some years ago in the report 
I have referred to, as well as in the Times, the Fortnightly Review, 
and elsewhere. Tnis would have ihe advantage of increasing its 
scope for trafic; and in view of the immense commercial field of 
China and our relations with Japan, this idea should appeal to 
most of us—for strategic as well as commercial reasons— 
if the American-Pacific line be furnished with a branch at 
Japan. On the other hand—by way of avoiding a duplication of 
the all-British-Pacifio cable—there has been some talk already of 
an arrangement with the company controlling the rival lines to 
Australia; and I note that a prominent shareholder of the Eastern 


Extension Telegraph Co. thinke “if the Pacific cable breaks down, 


those controlling it would be disposed to enter into an arrangement 
with the rival line, and that in that case they (the Extension 
Co.) wonld be able to get back to higher rates." The experience of 
joint purses, however, in the case of the Indian traffic, is not very 
happy from the public standpoint: anything like & partnership 
between a Government and а company is objectionable in principle, 
seeing that the Government should be concerned with looking after 
the.interests of the public. We cannot have any more taking of 
oysters and leaving shells. 

Though the duplicating system of the “‘all-British " Pacific cable 
may well be Anglo-American in character, the original system iteelf 
should be strictly “all-British” to and from headquarters. At 
present this it not the case between England and the nearest end of 
the cable at Vancouver. In other words, the new Pacific line con- 
stitutes a private wire between Canada and Australasia, but not so 
between the Admiralty here and the Admiral in command of the 
Australssian station. 

The situation i$ somewhat peculiar. On the one hand, our cable- 
grams can pass through any of the Anglo-American " or “ Direct 
United States Companies’ Atlantic cables, which are British with 
all-British landings on the eastern sea-board of Canada. The tele- 
graphic connections of these systems with Vancouver is, however, as 
far as Montreal by means of the American-owned wires of the Inter- 
Colonial Railway. On the other band, if we entrust our messages 
to the Commercial Cable Co. to go by any of their cables, it 
must be remembered that though this system lands on Canadian 
territory, it is an American company ; moreover, these cables pass 
in shoal water somewhat closely to St. Pierre de Miquelon, a French 


colony south of Newfoundland, where two of the French Atlantic 


cables land. Agaim, its iu mediate connection with the Canadian 
Pacific landlines involves a journey of 270 miles through the State 
of Maine; and beyond this the “Canadian Pacific” Telegraph 
could, in the event of our being at war with the United States (as 
aleo in the case of the Inter-Colonial line), be interrupted at many 
points with comparative ease. The ' Commercial” Co. has exclu- 
sive wurking agreements with the Canadian Pacific Co. to the effect 
that all messages from the Pacific cable to this country must be 
handed over to the latter (Commercial Co.) cable system. 

Surely all this points to the necessity of an independent (all- 
British) telegraphic link between the Mother Country and the 
Pacitic cable at Vancouver at a low tariff. A general statement 
from the Colonial Office in 1899 required that this should be 
furnished,* bat nothing further has been published on the subject 
since then; and I would ask, What is the use of going in for an 
expensive all-Britisb cable, if the landline and cable connection is 
open to easy attack? | 

In the case of a possible war with the United States, the 
Pacific cable would be of no use whatever, .owing to the position of 


Aer ^ * Blue Book, C. d. 46. 
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the existing Canadian landline connection, if for no other reason. 
As regards the rest of the route, any new “all-British” Atlantic 
cable might suitably be taken at a respectful distance from St. 
Pierre, and avoiding shoal water off Newfoundland as much as 
possible. The objection to the Northern Gulf of 8t Lawrence route 
on the score of ice is probably not insurmountable, and it would, of 
course, be the best route strategically. Short of this, St. John’s, 
Newfoundland, should, at any rate, be again fortified and provided 


with a cruiser, cable depót, and repairing ship, to meet the present 


condition of the undefended Atlantic cables along the route that 
connects up with our new Pacific line through Canada. 

A new Atlantic cable should at this end be landed much nearer 
headquarters than any of the existing lines, and an undergrouud 
connection provided with a view to avoiding the delays and inter- 
ruptions to which our Atlantic and Eastern systems are prone on 
the overhead wires. Sir Charles Dilke has made this one of bis 
special subjects of attention ; and from a strategic standpoint he 
considera the cables approaching Cornwall seriously open to attack. 
I venture to think that this objection would less apply in the 
narrower and fortified part of the English Channel, and for service 
reasons would be better suited than other suggested changes. 
When it is remembered that an Atlantic cable costs about half 
what a first-class battleship costs, and that the latter is often of 
little use out of touch with headquarters, it will be seen that the 
sum involved for carrying out the “all-British connection with 
the Pacific cable is not altogether out of proportion with the degree 
of necessity. 

Let us hope that the Pacific cable has broken tbe spell, and 
that it will be realised that a number of other lines of communica- 
tion on a variety of routes are also desirable in the interests of the 
Empire for strategic and commercial reasons. The bridging of the 
Pacific should be regarded as a first step only, though certainly very 
materially meeting the requirements of the case. 

I have here suggested a few morals that might be usefully 
gleaned from the Pacific cable, and it is to be hoped that it will 
not take quite so long for the desirability of other further lines of 
communication to be recognised. 

Whether the recommendations of the Cable Communications 
Committee will ever get beyond the well-known Blue Book stage 
it is difficult to surmise at present, or whether further develop- 
ments will be only “watched with the greatest interest,” and no 
encouragement given to useful cables that are not “already laid." 
Lord Balfour of Burleigh and his Committee are, however, to be 
congratulated on bringing to a close their important and laborious 
inquiry, though certain clauses in their report seem to imply a waut 
of outside assistance beyond that provided by political and adminis- 
trative chiefs of the various departments concerned. Such 
assistance might have been obtained from anyone directly asso- 
ciated with the subject in hand without being an interested 


ty. 

As I have already remarked, the opinions of those concerned in 
existing systems should not be taken too much account of in con- 
sidering future needs. Further, it is to be hoped that those 
anxious about the welfare of vested interests will also realise that a 
" dog in the manger” policy is not essential. Healthy competition 
need not necessarily mean inconvenience to existing systems; for 
the more lines that are laid, the more familiar becomes the idea of 
a cablegram. This latter fact should also serve somewhat as a 
solace for the reduction of tariff—which, with a similar effect, will 
no doubt follow. There is also the solace pro bono publico, about 
which there can be no question. 

The general principle must be accepted that the more inde- 
pendent lines on entirely dijierent routes, the better for purposes of 
ensuring communication being maintained (in war, as in peace) 
between any two points of the Empire—it being remembered that 
we bave experienced a number of quite serious and harrassing tele- 
graphic interruptions, which might, in certain instances, bave led 
to fatal results. Ia some cases, however, it appears that duplica- 


tions or triplications might safely take the form of landlines, ога, 


part landline and part cable system, it being recognieed that, 
roughly speaking, a landline costs initially about one-sixth what a 
cable does. These duplications or triplications could not, of course, 
as а rule, be “all-British,” but would at any rate form an extra 
string to our bow in times of peace. Moreover, from a strategic 
point of view, it can certainly be said that а landline through a 
foreign territory is scarcely more liable to disturbance than а cable 
in quite shallow foreign water. 

We have heard the suggestion that it would be unfair to the 
cable companies to compete against them at landline rates; but if a 
cable system is worth its salt, and the rates not abnormally high, 
itshould be able to stand its own against any landline system, if 
only on account of the better service afforded by the former, and by 
its greater reliability and permanence. If it cannot, that fact may 
be taken asa sign that it is an unnecessary expense, and bad better 
"go under." On the other hand, it is absurd to expect the cable 
rate to be the ваше asa landline rate between two given points, as 
a matter of course; for, in addition to the wide difference in initial 
cost, the risk of establishment and maintenance is vastly greater in 
the case of a cable. 

There are several features that tend to explain the present rela- 
tionship between the cable companies and the Imperial and Colonial 
Governments (including the Government of India), and the small 
amount of control hitherto exercised by these Governments over 
the cable companies. 

-The Governments concerned have scarcely ever taken the 
initiative in establishing telegraphic communication any more 
across the sea than over land. The Atlantic cable, for instance, 
would not probably have been laid to this day, but for the individual 
exertions of English and American capitalists, On the other hand, 


the Governments concerned have granted very considerable subsidies* 
and guarantees in response to those who have undertaken to estab- 
lish communication to their countries; and in return, until quite 
recently, the English Government (unlike certain other Euro 
Governments) has, as a rule, only demanded priority and reduced 
rates for Government messages, f the control of the line, : and 
suppression of codes, if required, covering the inspection of all 
messages in time of war.§ In other words, the conditions insisted 
on by this Government have, so far, been almost entirely to the 
advantage of the Government itself rather than on behalf of the tele- 
graphic public. | 

Under the various circumstances it is, perhaps, no great matter of 
surprise that the Governments concerned have not in the past 
found themselves in a position to dictate terms to the companies 
for the working of their lines. At any rate, they have not, as a 
rule, done so, except in regard to the conditions named. 

Let us now turn to the other side of the question—that is, 
whether the companies have in the past failed to comply with definite 
conditions, or with what should be understood to be their duty. 

Let it be granted to start with that the object of telegraph com- 
panies—like that of all business undertakings—is to earn dividends 
for shareholders, and is in no sense philanthropic. Thus the enter- 
prising investor has benefited by rich returns in return for his risk. 
Attention has been drawn to the supposed injustice of the rates to 
certain places being inconsistent with the rates to others.] This, 
however, cannot altogether be considered a grievance against the 
companies, and is often entirely apart from any question of 
monopoly. When financiers endeavour to raise capital for a new 
line, they have to show pretty definitely the traffic that is likely to 
be derived, and the rates have to be adjusted largely in accordance 
with the probabilities of traffic volume. In an obecure settlement 
the rate has often to be fairly high, with & view to covering the 
working expenses of the station—possibly an unhealthy one—even 
though the said spot is situated at a distance from the terminus such 
as would in itself involve a comparatively small initial outlay in 
cable, and even though the traffic for this particular station would 
not demand a high-speed type of cable. АП these considerations 
—as well as the subsidy obtained—require to be taken into account 
by those who risk capital in pursuit of an income out of submarine 
telegraphy. 

Seeing that— possibly for the reasons suggested—aetipulations as 
to tariff have scarcely ever been made by the Governments granting 
concessions, the owners of submarine cables have charged the tariff 
they consider most remunerative. The tariffs prevailing in foreiga 
countries may form a guide, to а certain extent, in regard to the 
question as to what rates are fair and reasonable." Those inte- 
rested ia pointing to the losses said to be incurfed by what they 
consider (or state) to be too low a tariff to pay, illustrate their 
arguments by the fact that the Atlantic rates were lowered to 6d. 
for 18 months on trial, and that then they had to be brought back 
to 1s.4 But this stands for very little, for it may be questioned 
whether the trial was of sufficiently long duration. During this 
period the number of messages conveyed was, however, more than 
doubled, and the proportion was steadily increasing. If the tariff 
is halved, the number of messages sent must, of course, be materially 
more than doubled to make up for the increased cost in tariff; for, 
unlike letters, each telegram requires a separate messenger.** Still, 
in time, the corner might have been turned. 

Whether or no the “Eastern” and Allied companies have 
exercised foresight in charging in various instances, high rates, 
creating considerable reserve funds, and failing to lay certain cables 
for which there was obviously a public demand, is another question 
entirely. Sceing that they have taken full advantage of their oppor- 
tunities, it is questionable whether any claims for consideration as 
financial pioneers—which the associated companies might otherwise 
reasonably make—would have much weight. 


(To be continued.) 
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* A subsidies statement is given in the Appendix to this address. 

In the case of some of the West Indian and Panama Co.'s cables, 
Government messages were arranged to be sent free, and this 
company also agreed to supply news free; but both are absurd 
conditions, and should never have been accepted by concessionnaires. 
Half rates for Government messages, and quarter rates for Press, 18a 
fair logical proportion. 

t Up to the date of the Mauritius and Bermuda cables respec- 


tively, the only iustance known of where the Government 


definitely exercised the right of controlling the public tariff is that 
of the first Atlantic cable. The particulars of this are given in the 
“Life Story of Sir Charles Bright," Vol 1., p. 120, contained in a 
letter from the Treasury. | 

$ This latter, though sometimes by a special clause, is usually 
covered by a clause that the cable is subject to the terms of the [nter- 
national Conventions. Until the latter was established, in 1805, all 
messages crossing a frontier were examined, even in times ot peace. 

| Examples of the variability of rates will be found in the 
Appendix. 

«| As a matter of fact, what actually took place was as follows :— 
The Commercial " Co. started with Is. 8d. traffic in 1884. In 1886 
the Pool" Cos. lowered their rates to 6d. a word. The "Com: 
mercial " then reduced theirs to 1s., and after 18 months the “ Pool 
adjusted their rates to the same tigure—ls.—a word. Largely 
owing to the moderate Atlantic rates by competition, we are able 
to telegraph to Vancouver at 18. 6d. a word, though the traffic 
cannot be great. . 

** In letters, an increased number does not (within limits) mean 
increase of staff. 
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THE CROMPTON POTENTIOMETER. 


WE illustrate herewith new patterns of the well-known “Crompton ” 


potentiometer, which have recently been brovgbt out by the manufac- 
turers, Messrs, Crompton & Co., of Chelmsford. It will be remembered 
that the potentiometer system of testing has certain advantages 
which e it peculiarly convenient for electric power and lighting 
work with direct currents. Tne measurements depend upon direct 
reference to Clark cells and standard resistances ; and given that 


Fia. 2. —VorT Box FOR 1.500 VOLTS. 


Fic. 5.—2,000-AMPERE RESISTANCE. 


these are in order, the results obtained are free from instrumental 
errors, There is no limit to the currents and voltages that can be 
dealt with, and the instruments can be used in a testing rcom at 
any distance from the machinery under test, as the connections are 


Conducting ligaments. 


MOVING CNL 


Permanent magnet. 


Fia. 6. 


made by means of light flexible leads whose resistance is immaterial. 


_ The new Crompton instraments appear to embody coneiderable 
improvements on the older and well-known pattern. The potentio- 
meter itself is much elaborated, and there are new features їп the 
galvanometers and volt boxes that are worth examination. The bifilar 


suspension head of the ga!va20meter, which we illustrate, allows a 
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complex set of adjustments to be easily performed, and tbe methods 
of connecting the coils and mounting the mirrors seem simple 
and effective. The arrangement of the volt box, one of the most 
important parts of the apparatus, lends itself readily to the inter- 
comparison of the series of equal resistances of which it is com- 
posed, which affords a convenient check of the general permanence 
of the box. The system carried throughout the instruments of 
inserting fuses for the protection of fine wires is evidently a great 
improvement. Messrs. Crompton & Co. have issued a small 
pamphlet describing their apparatus, which is practically a hand- 
book to potentiometer testing, and contains numerous diagrams. 


Fic. 3.—Crometron REFLECTING 
GALVANOMETER. 


Fic. 4.— BiriLAB SUSPENSION HEAD. 


. Referring to the respective instruments more in detail, all the 
moving contacts are now under glass, and the coils and scale wire. 
are inside the box (fig. 1), which is completely closed, but can 
readily be inspected by removing a sliding bottom. The volt box 
illustrated in fig. 2 is designed for 1,500 volts, containing 10 coils of 
10,000 ohms each ; a known fractional part of any pressure from 
2 volts up to this value cau be taken off, within the range 
of the potentiometer scale, and compared with that of a Clark 
cell. со 
The galvanometer shown in fig. 3 is intended for laboratory use, 
having a large range of adjustment; fig. 6 shows the working 
parts in diagram. The circular moving coil is supported bya 
bifilar suspension, which at the same time conducts the current, 
between the poles of a permanent magaet, with а fixed iron core 
inside the coil; the mirror is hung from the coil by fine aluminium 
hooks passing through holes, thus avoiding distortion due to 
the use of cement and allowing of easy removal. Fig. 4 shows 
the suspension head on a larger scale, with the neat devices for 


'adjustment. The upper disc carries two pins to which the 


ends of the suspending ligaments are attached; by turning the 
disc the tensions of the two ligaments (of thin copper strip) can be 
equalised. The lower disc also сатгізв two pins, which serve 
to adjust the distance between the ligaments, and therefore the 
sensibility of the instrument. The whole head can be raised or 
lowered by turning the milled edge, and rotated by the tangent 
screw. The pill: by which the cover is secured serve 
also as the terminals of the instrument. The coils are made of 
various sensibilities, and can be made either with or without 
damping rings. А smaller galvanometer is fnade for ordinary 
work. Au electric lamp is used wi:hout a lens, the mirror giving 
an image of the filament on the :e ni-transparent scale, which is 
easily observed in daylight. 

Fig. 5 shows one of the standard resistances—in this case 
designed to carry 2,000 amperes—which are used in conjunction 
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with the potentiometer. All the resistances are of manganin, 
baving, therefore, practically no temperature correction, though 
they rise to a maximum of 30? C. above the atmosphere with the 
full rated currents. The Clark cells used as standards are made by 
Meesrs. Muirhead & Co., in pairs, so that they are easily checked 
against one another. 


OUR LEGAL QUERY COLUMN. 


[Questions addressed to the Editors for insertion in this column should 
be written on one side of the paper. Free use of fictitious names, gc. 
may be made. Answers are furnished by a duly qualified lawyer, 
but the Editors cannot undertake to be responsible for the accuracy of 
the views which he may express.] 


"ELECTRIC" writes: —“ A person owns 16 houses, which he bas 
fitted with electric light, supplying current from an engine and 
dynamo put down for the purpose. Can he supply other customers 
with light in the same town without getting a provisional order, 
and what sanction is necessary to enable him to carry mains, either 
overhead or underground, across a public road? No other current 
i8 available in the town." 


*,* There is nothing to prevent “ Electric " supplying current to . 


customers. As has been frequently pointed out in these columns, 
the Electric Lighting Acta do not prohibit the supply of electricity 
without statutory sánction or provisional order. "With regard, how- 
ever, to the second half of the question, if it is necessary to lay 
mains above or beneath the highway, the sanction of the highway 
authority must be obtained. This will probably be the local 
authority. 


ELECTRIC CONDUCTIVITY OF FILAMENTS 
OF NERNST LAMPS. 


IT is known that pure liquid substances, as a rule, possess rather 
low electrolytical conductivities; in most cases of electrolytical 
conduction solutions are therefore present. This is equally 
true of the solid state, as the metallic oxides of which the filaments 
of Nernst lamps are made up are always solid solutions of one or 
more oxides in another; they ought to undergo a most rapid reduction, 
were the mechanism of their conduction wholly analogous to that 
exhibited by liquid electrolytes. Now, these filaments are known 
to atand the passage of very intense continuous currents for hundreds 
of hours. If, therefore, their conductivity be really an electrolytic 
one, there should exist some simultaneous antagonistic process 
compensating the effect of electrolysis, in the sense of Nernst’s 
“ residual currents (“ Reststrome ). 

A paper recently published by E. Bose in the Annaten der Physik 
deals with this interesting question, the result of the experiments 
recorded being that the filaments of Nernst lamps really show such 
an electrolytical conductivity, complicated by a secondary compen- 
eating process. 

Bose presumes that, in the case of those metallic oxides, the 
velocity of migration of the cation is much lower than the one 
corresponding to the anion, so as to impart a preponderant rôle in 
the conduction process to the lafter, the oxygen ion. The oxygen 
evolved at the anode rediffuses within the filament towards the 
cathode, where it oxidises anew the metal deposited in the pure 
state, this process being accelerated by the atmospheric oxygen sur- 
rounding the filament, and filling its pores. Now, this “ residual 
current,” forming, together with the electrolytical migration of the 
ions, a closed cycle, could be either external or internal, according 
as it takes place in the ambient air and the air filliug the pores 
(thus giving electrolysis with excellent depolarisution), or within the 
oxide itself, as at high temperatures oxygen is likely to be readily 
absorbed by the oxide. It even seems as though both phenomena 
occurred at the same time. 

Evacuating the tube surrounding the filament, Bose states that 
the conductivity of the latter gradually increases as the exhaustion 
augments, its colour passing at the same time from brilliant white 
toa dark red. Investigating closely this phenomenon, the author 
observes that filaments extinguished in a vacuum will show a 
dark grey colour as the air is allowed to enter again, this colora- 
tion being most probably due to a thin metallic stratum. This 


stratum readily disappears if, instead of allowing the filament to go 


out, the air ig restored immediately. 

These phenomena clearly show that a more or less rapid reduc- 
tion of the filament is taking place, the liberated metal being 
burnt by incandescence in the atmospheric air. 

This equally results from the fact that, while the current is kept 
on, the vacuum cannot be increased so far as to cause the appear- 
ance of green fluorescence on the walls of tbe tube, whereas this 
result is easily arrived at on opening the circuit. "This is due to 
the oxygen evolved by the electrolysis of the filament as the lamp 
is worked. 2 0-9 0d 

On the basis of these results, Bose thus explains the alterations 
of the conductivity in a vacuum:—'The metal liberated at the 
cathode, not being wholly burht, forms rather thin dendrites 
advancing, within the filament, towards the anode. The more per- 
fect the vacuum, the less complete is the oxidation, and thelfurther 


the metal will advance towards the opposite electrode. The 

filament burning in a vacuum thus forms a system possessing, to 

a greater or less extent, besides electrolytical, a metallic conduct- 

ance, whereas iu the immediate neighbourhood of the anode there 

exists an often very short section with purely electrolytical con. - 
ductance. 

These facts account for two points known for some time to 
makers of Nernst lamps:—First, the life of the filaments is reduced 
to a considerable extent by frequent changes of polarity, on account 
of the partial reduction of these oxides, the metal liberated giving 
rise to internal stress, owing to its changes of volume. Secondly, 
the filament will burn with less brilliancy in the portions where 
metal is reduced on account of the increased conductivity. Now, 
it is known that the efficiency of a lamp increases very rapidly 
with rise of temperature. The darker parts, accordingly, will lower 
the efficiency, and the lamps run by alternate current will be more 
economical than direct-current lamps, the latter undergoing a 
partial reduction to metal. Moreover, this reduction will deprive 
the filament of part of its selective emissive power, to which the high 
efficiency of Nernst lamps is said to be due. : 

During his experiments with vacuum lamps, the author made the 
interesting observation that a light of a shining blue colour will 
appear in the neighbourhood of the filament, imitating in a most 
striking manner the colour of the sky. In accordance with 
Lord Rayleigh’s views, Bose explains this phenomenon, presuming 
that metallic particles are emitted by the oxide, these particles 
being of the order of magnitude of light waves and exhibiting s 
selective reflective power for small wave lengths. 

The author finally records some experiments on gaseous currents 
passing between a filament and a metallic electrode, or between 
two metallic electrodes placed in a vacuum in the immediate 
neighbourhood of the filament. ‚ 
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HIGH TEMPERATURE ELECTRO- 
CHEMISTRY. 


A PAPER containing some * Notes on Experimental and 
Technical Electric Furnaces,” was read by Messrs. R. S. 
Hutton, M.Sc., and J. E. Petavel, before the Manchester 
Section of the Institution of Electrical Engineers on 
November 25th, and was briefly referred to in our last 
issue. The authors first describe the kind of in- 


stallation most suitable for employment in laboratories - 


where igneous electro-chemical processes are to be investi- 
gated. They point out that on a large scule the financial 
success of any new method has most frequently been in direct 
proportion to the mechanical improvements introduced, 
the chemical modifications being generally of secondary 
importance. For experimental purposes it is, therefore, 
necessary to use a furnace corresponding in principle with 
the most usual technical forms, and to carry out the tests 
on the largest scale compatible with the pecuniary resources 
available. The current supplied, too, must be as flexible as 
possible, and must lend itself to accurate control, so that the 
conditions of practical work, where E.M.Fs. range from the 
15,000 volts of a nitric acid plant to the 4 or 5 volts of the 
aluminium and zinc industries, may be imitated. Largely 
owing to the foresight of Prof. Arthur Schuster, the labo- 
ratory at Owens College has been provided with ample 
means for studying electro-chemical problems, details of its 
equipment being given by the authors. Power is obtained 
from a gas engine and motor which, coupled on to the same 
shaft, are capable of developing 30 to 40 Kw. net. There 
is a 40-KW. dynamo, used for arc furnace work, which can 
be so connected as to yield any voltage between 10 and 200, 
with a maximum current of 600 amperes. Another dynamo, 
for electrolytic purposes, gives 1,000 amperes at 15 volte. 
A 40-Kw. three-phase alternator and a 20-Kw. single-phase 
machine are also provided, the latter developing anything 
between 30 amperes at 600 volts and 250 amperes at 75 volts. 
Finally, there is the 16,000-volt nitric plant yielding alter- 
nating current. The resistances are of manganin wire up 
to 300 amperes, and of German silver water-cooled tubes up 
to 1,006 amperes. For use up to 600 amperes the tubes are 
of ł іп. bore; upto 1,000 amperes the frame carries two 
4 in. tube-, connected in series, 64 ft. long, and having 4 
resistance of 0:024 ohm. 

The authors show that the dissipation of power in water- 
tube resistances depemds on the maximum rate at which 
water can be led through them, rather than upon the rate of 
heat transmission from the metal to the water; the larger 
tubes are the more satisfactory, and a flow of 1 litre per 
minute will dissipate up to 24 Kw. The furnaces at Owens 
College comprise a 40-Kw. Moissan apparatus, a furnace of 
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the Haber type, a water-cooled electrolytic cell, a 40-K Ww. 
carbide furnace with two electrodes of oppcsite polarity, and 
a high-pressure furnace destined for work up to 200 atmo- 
spheres, with currents up to 1,000 amperes—the last being 
provided out of funds received from the Government Grant 
Committee of the Royal Society. 

In the second part of their paper the authors deal with 
the newer electro-chemical industries, discussing the direc- 
tions in which improvements are to be expected. In the 
manufacture of calcium carbide the tendency is towards 
simplification, automatic regulation of current, automatic 
grinding, weighing, and mixing of materials, continuous 
furnaces of the Horry or Siemens & Halske type, in which 


. the advantages of continuity are obtained, without the great 


loss of heat entailed by the removal of molten carbide from 
the furnace. There seems to be a distinct gain in finely 
powdering and intimately mixing the charge, while modern 
enclosed furnaces reduce the loss of material as dust, and 
protect the electrodes from oxidation. Among refractory 
metals and alloys, ferro-chromium occupies an important 
position, one factory in the Ntates turning out 450 tons per 
annum of 70 per cent, ferro-chromium for armour plate 
work. The Willson Aluminium Co. is employing 3,000 н.р. 
at the Kanawha Falls (West Virginia) works for this 
material. Ferro- silicon and copper-silicon are also largely 
used for the removal of blow-holes in cast-iren and steel, and 
for increasing the tensile strength of copper and brass cast- 
ings respectively; but it seems as if silicon itself, pre- 
pared by Scheid’s process, will soon replace its alloys for some 
of the most important applications. Goldschmidt’s process 
for reducing metallic oxides by means of powdered aluminium 
at first sight possesses advantages over the direct winning of 
metals in the electric furnace, because the products can be 
obtained with very little carbon in them; but, on the other 
hand, the refining of metals in the electric furnace is by no 
means impossible, and the Goldschmidt process is so indirect, 
that but little trouble should be found in preparing 
materials of sufficient purity by more direct and economical 
methods. | 

The output of carborundum is now 2,690 tons per year. 
900 tons being used instead of ferro-silicon in the steel 
industry. Tone’s process for utilising the amorphous part of the 
carborundum make in the preparation of highly refractory 
substances is of interest. Achem has recently discovered 
that there is no need for an intimate admixture of the 
metallic oxides with the carbon when amorphous carbon is 
being converted into graphite, as the reaction proceeds by a 
kind of cementation process. The same method has been 
applied to the graphitisation of anthracite coals, the product 
possessing very valuable properties for lubrication, &c. When 
graphitising electrodes, they are laid transversely in the 
furnace, and are surrounded by a mixture of coke and car- 
borundum ; but in the treatment of anthracite a small core 


of carbon is inserted, as tke resistance of the coal is high at 


first. At Niagara the frequency used is 25 — ; but for this 
purpose alone even & lower frequency would be preferable. 
Graphitisation increases conductivity fourfold, and alters the 
specific gravity of the carbon from 1'5 or 1˙9 to 2'1 or 
2'25 ; it also renders the carbon more easy to work with 
ordinary wood tools. 

Among non-aqueous electrolytic processes sodium has been 
produced by the Darling method, in which the fused nitrate 
is electrolysed in cast-iron vessels provided with a thick 
diaphragm cf magnesia and cement, each cell taking 
400 amperes but requiring a voltage as high as 15. In 
Acker’s process for winning caustic soda a steam injector is 
used tocause a rapid circulation of the molten lead : this 
produces anhydrous NaOH directly, for the high tempera- 
ture, raised still further by the heat of combination, carries 
off the excess of steam. The circulation is so good that the 
lead in the cell does not contain more than 4 per cent. of 
sodium. The chlorine is drawn out with a fan and 
employed for making bleach. The furnace linings are pro- 
lected by keeping the outer part of the electrolyte in a solid 
state. There are four graphite anodes in each cell, 
72 X 14 in. in size; they carry 2,000 amperes each, the 
Voltage being 7. Forty-five cells are run in series, and the 
current efficiency of the process averages 94 percent. A 
Process for the production of manganese, similar to the 
aluminium method, has been elaborated by Simon and Gin ; 


the bath is fused calcium fluoride, carbon being added to 
assist in the reduction of the manganese oxide. Thorough 
control of temperature is very necessary, as the metal is 
easily volatile at temperatures slightly above its. melting 
point. The work of Bradley and Lovejoy at Niagara upon 
the synthesis of nitric ucid from the atmosphere has 

the experimental stage, and steps are being taken to start the- 
process commercially. The apparatus they use comprises a 
10,000-volt continuous-current dynamo, having its nega- 
tive pole connected to an axis carrying six radial 
arms, the positive poles being placed round the peri- 
phery of an iron cylinder, which forms the combus- 
tion chamber. A choking coil is placed in each circuit. 
There are 23 of these stars on the same vertical axis 
which revolves 500 times per minute, thus forming. and 
breaking 414,000 ares. This rapid rotation ensures the 
prompt cooling of the combustion products, which would 
otherwise dissociate. A rapid flow of air has also been 
adopted so that the issuing gases only contain 2 or 3 per 
cent. of the oxides of nitrogen. The yield obtained is 1 lb. 
of nitric acid per 7 H.P.-hour&. Jacobs has patented a pro- 
cess for the manufacture of crystallised alumina by fusing 
calcined bauxite in an arc furnace. The material is being 
made at the rate of 4 or 5 tons per day by means of. a 
500-H.P. plant; and, under the name of “ alundum," is 
used as an abrasive. Barium hydroxide is made at Niagara 
by treating barytes (the sulphate) in an electric furnace in the 
presence of carbon; the mixed sulphide and oxide are 
separated by lixiviation. 500 Kw. tapping furnaces are 
employed. Carbon bisulphide is being prepared in New 
York State by the Taylor process in quantities of 10,000 lbs. 
per diem. Works are being erected at St. Etienne for 
carrying out Harmet's steel process, This method comprises 
three stages : the carbon monoxide evolved on reduction of 
the ores being used partly to heat the raw materials, while 
the metal is converted into steel in a separate electric fur- 
nace. Melting by induced currents has been tried by 
Benedicks and by Schneider ; but the future of all these steel 
processes depends on the possibility of using exceptionally 
cheap water power. 

The authors conclude by referring to the theoretical 
efficiency of electric furnaces. Very few data are available 
with regard to specific heat, latent heat, and heat of com- 
bination at extreme temperatures ; even the actual tempera- 
ture of the farnace itself is practically unknown. Carbon is 
usually said to volatilise at 3,400° C.; but whereas the are 
flame may be considerably higher, the average temperature of 
the furnace is materially lower than this, A determination 
of the total loss of heat by radiation from an electric furnace 
affords valuable information on one of the important factors 
governing efficiency ; but the final criterion in all cases is 
the output of product per H.P.-year. à 


NEW PATENTS, 1902. 


Compiled expressly for this journal by W. P. Thoursox & Co., Electrical Patent 
Agents, 922, High Holborn, London, W. C., and at Liverpool, to whom all 
inquiries should be addressed. 


25.761. “Improvements in connection fittings, or attachments for the in- 
sulated conductors or cables employed in the ignition systems of internal com- 
bustion engines, and for analogous purposes." F. H. HALL and C. Haut. 
November 24th. 

25,778. “Improvement in apparatus for controlling the supply of electricity 
by а combined lock-switch and plug." Н. C. WArsox and E. Libbe, No- 
vember 24th. 

25,794. "Improvements in or relating to electric controllers." P. C. 
Mir pLETON and W. S. H. SuiTH.. November 21th. А 

05,797. "Improvements in safety fuses for electric current circuits." B, Е, 
Moy and Р. H. Bastizk. November 24th. | 

25 805. “An electric heat-indicator and fire-alarm." G. A. Darky, No- 
vember 21th. А 

25,839, ‘ Improvements іп and relating to rcses and switches for electiic 
lamps." J. R. P. Lux. November 24th. 

25,240, ‘Improved means for conducting electricity to tram and like cars сп 
the underground system." F. A. HOWARTH. November 24th. | 


25,448, “Improvements іп and relating to the electro-chemicsl treatment of 
gases," W. OstwaLp. November 24th. T 

25,860. * Improvements in controllers for electiic motors.“ J. Bv, 
November 21th. ; 

25,661. “Improvements in telephone switchboards." F. W. SHoRROCKS, 
November 25th. 

25.904. "Improvements in systems of electrical distribution.” E.A. CAROLAN 
(General Electric Co., United States.) November 25th. ö | 

25,05. *“ Improvements in systems of electrical distribution,” E. A, CAROLAN 
(General Electric Co., United States.) November Bth. ‘ 
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25.906. Du Improvements in phate modifiers and systems of electrical dis- 
Ан E. A. CaRoLAN. (General Electric Co., United States.) November 
25,914. ''Improvements in means for controlling electric circuits, specially 


applicable to electric lighting of trains.” rae „ N. "EB. 
November 25th. 8 8 Н. Leitner and R. N. Lecas 


; A dee * Improvements in electrical resistances.” T. B. Lewis. November 


95,917. “Electric enrrent generating and motive power machine.” W. 8. 
Frost. November 25th. Ё Ё P 


25,949. ''Improvementain gas or electric light brackets applicable for bakers’ 
ovens." T. GILLARD. November 25th. 


5 * Improvements in electric arc lamps.“ T. HAMILTON-ADAMS. Novem- 
r 25th. 


96,027. “Improvements in electric engines for dental, surgical, manicure 
and chiropedic operations.“ F. №. Сосір, November 26th. 


W?6,034. ‘ Improvements іп electrical recording instruments.“ E. A. CAROLAN. 
(The General Electric Co., United States.) November 26th. 


26,036. ''Improvements in means for automatically stopping an electric rail- 
way car or train." E. А. CanOLAR. (The General Electric Co, United States) 
November 26th. 


26,037. "Improvements in electric railways.“ E. A. CABOLAN. (The Geners! 
Electric Co, United States.) November 26th. 

96,033. “Improvements in and relating to electric track brakes." E. A. 
CanoLAN, (Ihe General Electric Co., United States.) November 26th. 


26,039. “Іт provements in electric train control systems." E. A. CAROLAN. 
(The General Electric Co., United States.) November 26th. 


96.010. “Improvements in systems of electric motor control.“ E. A. CAROLAX. 
(The General Electric Co., United States.) November 26th. 


9600. “Improvements in electric arc lamps.“ E. A. CaRoLAN. (The 
General Electric Co., United States.) November 26th. 


*96,042. “Improvements in electric motors." E. А. CanotaN. (The General 
Electric Co., United States.) November sth. 


25013. “Improvements in electrical synchronising devices." E. A. CAROLAN. 
(The General Electric Co., United States.) November 26th. 


26,018. Improv. ments in electric тоск drills.” E. A. Canoraw. (The 
General Electric Co., United States.) November 26th. 


20,047. "Improvements in electric transformers." E. A. CanoLaAN. (The 
General Electric Co., United States.) November 26th. 


66,018. ‘Improvements in e'ectric transformers." E. A. CAROLAN. 
General Electric Co., United Etates.) November 26th. 


96,049. "Improvements in devices for smoothing electric transformer coils. 
E. A. CABoLAN. (The General Electric Co., United States.) November 26th. 


96,050. “Improvements in magnetic clutcbes." E. A. Слвогах. Tke 
General Electric Co., United States.) November 26th. 


96,051. “Improvements in trolley poles for electric railways.“ E. A. CA RnoOl. AN. 
The General Electric Co, United States.) November 2€th. 


€6,062. ‘Improvements in c^nnection with current collectors for electric 
cars and othe? electrically-dr;ven vehicles." W.H. ALABASTER. November £6th. 


96.004. “Improvements in drivers’ brake valve apparatus for operating air 
brakes for railway and like vehicles both by means of air pressure and elec- 
tricity.” Stnr xe Bros. & Co., LTD. (Siemens & Halske, Akteingesellschafr, 
Germany.) November 26th. (Complete.) 

26.071. "Improvements in the manufacture of arc lamp electrodes." 
R. Horrert. November 26th. (Complete.) 

26.072. Improvemen's in and relating to tremblers for induction coils.“ 
Т. EMMERSON. November 26th. | 

96,104. "Improvements in apparatus for automatically moving the points of 
tramway and railway lines, applicable also to switches on trolley wires for 
electric tramways.” A. Kino. November 27th. 


36.1168. ‘Improvements in comb-ned lampholders and switch for glow 
ps. С. Н. Davies. November 27th. 


6,112. ‘Electric tram pillar." J. ROTHWELL. November 2th. 


96,141. “Improvements in means for adjusting the distance between the 
magnet system and the diaphragm in telephones.” О. RoHLER and P. 
BrnRENS. November 27th. (Complete.) 

26.162. Improvements in electric conducting cables and process of making 
the same." H. H. Lake. (R. Spaulding, United States) November 27th. 
(Complete.) | | 

9ё,163. ‘Improvements in electrical cut-outs.” EvkR&ED & Co., Ітр., апа 
8. EvERED. November 27th. 

96,165. “Improvements in rotary electric transformers." F. W. WULFF. 
November 27th. 

26,190. Improved electro-magnetic arrangement for preventing the collision 
of railway trains.” A. Beger. November 27th. 

23,219. “Improvements in electrical switches." В. THoMas and C. Bourne. 
November 28th. (Complete.) 

26, 222. The ‘non-hysteresis’ unipolar dynamo or motor fcr continuous 
current." A. DUTCZAK. November 28th, 


96.236. “Improvements in chandeliers, electroliers, pendants, brackets, or 
the like.” О. О. SCHULTHEBS. November 28th. 


96,341. An improved safe'y guard for use with overhead electrical tram- 
"ires." Н.Е. Нил. November 29th. 


96,314. "Improvements in electrical connecting terminals.” E. A. CAROLAN. 
(The General Electric Co., United States.) November ¢9th. 


26 976. "Improvements in electrical eonnecters.“ E. A. CamoLam. (The 
Gencral Electric Co., United States.) November 29th. 


96.876. "Improvements in electrical switches," E. A. CAROLAN. (The 
General Electric Co., United States.) November 29th., - 

96371. "Improvements in electric jguiters for gas engines.” E. A. Caroran. 
(The General Electric Co., United States.) November 29th. 

26,878. ‘‘Improvements in electrical connections or couplings" E. A. 
CaroLAN. (The General El: сігіс Co., United States.) November 29th. 

96,319. "Improvements in magnetic clutches.” E. A. CaBcLaN. (The 
General Electric Co., United States.) November th. 

96,980. *'Improvementa in automatic electric potentia! regulators." E. A. 
CAROLAN. (The General Electric Co, United States.) Ncvember 29th. 

36,9891. “Improvements in electric controllers." E A. CAROLAN. (Tte 
General! Electric Co., United States.) November 23th. 

96,382. ''Improvements in electric rheostats." E. A. CanoLaw, (General 
Electric Co., United States.) November 29th. 

26,388. “ Improvements in electric field coils and methods of making the 
same." E. A. Carouan. (General Electric Co, United States.) November 29th. 

96,095. ‘Improvements in electric arc lamps." E.A.CanmoLaw. (Gencral 
Electric Co., United States.) November 29th. 

26,886. ‘Improvements in electric synchronism indicating apparatus THE 
British Тномзом-Носвтох Co., тр, R. C. CLINKER and E. B. Wepmort.. 
November 20th. 

26,368. “Improvements relating to dynsmo-electric machines.“ f. 
SACERDOTE. November ch. (Complete.) 


PUBLISHED SPECIFICATIONS, 1901. 


Copies of any of there Specifica’ ions msy be obtained of Messrs, W. p. Thom 
ТӘР са. b High Holborn, W.C., and at Liverpool, price, post tree 9d, 
n stamps). 


1468. Improvements in electro-motors." W. B. Hod i 
аа TOL sette. Dated January 


1,71. Improvements in clectric arc lamps.“ L. F. Bogie. January And 


1,3 0. Improvements in electric tro leys.” C. A. Allison. : 
Dated Jannary 21st, 1901. j (Communicated.) 


eee Dated J eii Fr 01 Ane Hee J. E. Kingsbury. 
Brie Thomesu-Houston Co. (Communteated.) Dates Seren l 
beni 801. Improvements in telegraphic relays.” E. Ducretet. Dated January 
p. 5 in electrical measuring instruments.” H. P. Ball. 
e dnd II. ты нашы 
7 Eu UE for governing electric outrents.” 
н ү. An improved drilling machine.” E. Hopkinson. Dated January 
nuc „ in е:есігіс cab' es. M. J. P. O'Gorman. Dated 

1.600. Improvements in electric tramways оп a s- otional conductor closed 
donauit system." K. Hora, J. Rydl ard F. Smilgast e. Dated January 9910, 


1,721. *' Electric indicator fer indicating or signalling maximum or minimum 
electric pressures or currents.” B. Brander. Dated January 25th, 1901. 


1,742. “ Improvements ín dyn'mo-electric generators.” G. B. Lamme. 
(Date applied for under Sec. 103 of Patents, Xc., Act, 1888, June 28th, 1900.) 
Da'ed January 25th, 1901. 

1,783. " Improvements in the method of and apparatus for electrolysing 
MN He chloride with mercury chlorides." P. La Cour. Dated January 25th, 

901. 

1,768. “Improvements in and cornected with alternate current motors.” 
D. R. Lingnieres. Dated January £5:h, 1901. 

1.849. Process for the electrolytic preparation of the bases of the alkaline 
earths.” A. Brochet and G. Ranson. Dated January 26th, 1901. | 

1,572. “ Impiovements in current collectors aad ploughs for electric tram- 
way conduits." R. Mills. Dated January 28th, 1901. 

1.890. *“ Improvements in electric storage batteries for accumulators.” T.J. 
Niblett. Dated January 28 h. 1901. | 

1.966. Improvements in and connected with positive rods for secondary 
batteries." H. Rose, J. Halifax and C. Н. Antrgbus. Dated January 29tb, 1901. 

1,91. ‘Improvements in electric storage batteries and accumulators.” J. T. 
Niblett Dated January 29th, 1901. | 

9,099. “Improvements in or relating to electric arc lamps.” W, Fairburn- 
Hart. (General Electric Co., U.S.4.) Dated January 80th, 1901. 

2,118. Improve ments in systems of e’ectrical distribution." B. Hopkinson. 
Dated January 80th, 1901. . . 

2,238. "Improvements in toll apparatus for telephcnes." E. N. Baird. (Date 
applied for under Bec. 103 of Patents, &c., Act, 1888, July, 1900.) Dated February 
lst, 1901. 

2,240. "Improvements in trolley rope holders for electric cars" J. W. 
Clayton. Dated February Ist, 1901. | 

9.273. ‘Improvements in means and apparatus used for propelling boats by 
electricity." W. R. Edwards. Dated February Ist, 1901. 

2.293. ‘Improvements in or connected with electiical switches." A. E. 
Carter and Reason Manufacturing Co. Dated February Ist, 1901. 

2,845. “Electric meters." E. S. Halsey. (Date applied for under Sec. 198 of 
Patents, &c., Act, 1883, July 5th, 1900.) Dated February 4th. 1900. 

2.894. “Improvements in distributing electricity and in apparatus for use 
therein." R. B. Ransford. (Communicated). Dated February 4th, 1901. 

2423. "Improved automatic fire and other alarm system." F. McGloia. 
Dated February 5th, 1901. 

246]. ‘Improvements in conduits for electric wires.“ F. D. Tage. Dated 
February 6th, 1901. 

2497. ‘Improvements relating to electrio igniters." J. M. Richard and 
F.C.Gary. Dated February 5th, 1901. 

2,653. ‘Improvements in means for the distribution of electricity on the 
three-wire system for electic traction on rails.“ A. B. Blackburn, Electric Con- 
struction Co. and E. 8. W. Moore. Dated February 5th, 1901. 

2,474. Improvements relating to transmitters for telephones.” L. Mellett 
and A.F. Henderson. Dated February 5th. 1901. 

2,469. “ Apparatus for disinfecting the transmitters and receivers of tele- 
phones.” C. F. Axtell, Dated February 5th, 1901. 

2,490. ‘‘ Improvements in storage batteries.” Т. A. Edison. Dated February 
5th, 1901. 

2.553. ‘Improvements in electric arc lamps." A. Eckstein and A. E. 
Angold. Dated February 6th, 1901. : 

2,507. ''Improvements in electric batteries." G. Rosset. Dated February 
6th, 1901. " 

2,€07. “Improvements in electrical transformers." A. Е. Berry and British 
Electric Transformer Manufacturing Co. Dated February 7th, 1901. 

9,618. “Improvements in electrical heating apparatus.” A. Loacker and 
F. Riedl. Dated February 7th, 1901. 

9,659. “Improvements in electric arc lamps.” Helios Upton Co. and T. 
Spencer. Dated February 7th, 1901. 

9.99. “Improvements in incandescent electric lamps." L. Lobenthal, 
Dated February 7th, 1902, 

2.741. “Relates to electrodes of the Planté type." R. Hager. Dated 
February 8th, 1901. е 

$881, ''Electrode plates for forming Planté cells.“ G. F. Creed, W. A. 
Lengie and Coulson. Dated February 9th, 1901. E : 

9,835, “Improvements in the manufacture of thermo-electric couples. 
E. Hermite and C. F. Cooper. (Date applied for under Bec. 108 of Patents, 9^ 
Act, 1883, August Ist, 1£09.) Dated February 6th, 1901. em 

9,854. ‘Improvements relating to apparatus for starting and regulating 
controlling electro-motors." J. Welter. (Communicated. Dated F ebrasty 
geh, 1201. 

2.889. Improvements in electric batteries.“ W. G. Johnson. (Soc. Раш 
Chapuy & Co., Paris.) Dated February 9th, 1901. | 

2,677. "Improved safety device for guard wires of trolley wires and other 
conductors." 8. D. Munro. Dated February lith, 1901. "e 

2,900. Improvements in and relating to fusible cut-outs for electric circuits. 
M. Н. Balmony & Co. (Communicated.) Dated February llth, 1901. 

2,933. “Improvements in electrodes for secondary batteries or accumu: 
lators.” A. G. Wilde. Dated February 11th, 1901. ated 

3,002. “Improvements in electrical insulators.” Н. M. Hawley. D 
February 12th, 1901. 1 " L. 

9,006. “Improvements relating to closed-conduit electric railways. 
Dion. Dated February 12th, 1901. 
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 &nd pressing interest. 


him as a confirmed humorist, whose main object is always 
to be amusing. The thoughtful and serious address before 
us alone is sufficient vindication of the earnestness and 
sincerity with which Mr. Swinburne applies himself to the 
advancement of the electrical industry, and to the elucidation 
of the problems which are met with on every side. 

We venture to question whether the President was quite 
accurate in his suggestion that finality had been practically 
attained, either in telegraphy or in the design of heavy 
electrical machinery ; there is still ample scope for invention 
and improvement in both branches of the industry, as there 
is in almost every branch of engineering, and we would 
remind our readers that the discussion of these subjecta is 
still carried on with undiminished energy. The development 
of improved methods of transmitting signals and speech 
through space, with or without wires, at higher speeds and 
over greater distances, of automatic relays for submarine 
cables, of new insulating substances for the latter, and 
similar problems ; the suppression of sparking, or of the com- 
mutator itself, the development of a satisfactory single- 
phase motor, and 80 on, all these are questions of immediate 
The same activity is manifested in 
the realms of steam and gas engineering, to which, however, 
we shall refer later. 

In his remark that “ No man can be a complete electrical 
engineer,” Mr. Swinburne seems to have furnished an 
adequate reason for the split between so-called theory and 
practice, which he justly laments, “ То be an engineer you 


— ——— —ÓÓ——————M——————— M —————Ó—ÁÀ————————————————————! '''ÓÓ' à» rtt MÀ 


1010 THE ELECTRICAL REVIEW. [Vol 51. No. 1, 308, ресвмвев 19, 1902. 


риа 


must know both branches”—but who сап do this, and 
live? Ars longa, vila brevis—and one cannot live on learning. 
Salaries are poor in the “scientific” sphere, which is 
necessarily closely associated with teaching ; as the author 
puts it, © more fishes and more loaves” fall to the lot of the 
practical engineer, and as we see from time to time, the few 
to whom it is given to combine in themselves the qualities 
which appertain to both the scientist and the practician are 
exceedingly apt to devote their abilities solely to the latter 
function, and to relegate the study of abstract principles to 
the background. We fear that the distinction between the 
two classes cannot be abolished altogether, but the 
President’s plea for a better understanding and a closer 
fellowship between them is worthy of the warmest support 
and commendation. 


Mr. Swinburne's reminder, that we British are by no 
means so heavily handicapped by the lack of water-power in 
these islands as is often stated by superficial observers, is 
well timed, when so marked a tendency exists to deplore the 
assumed decline of British supremacy in the world of 
engineering and industry. No rational person could suppose 
that we should retain indefinitely the practical monopoly of 
manufactures that was formerly ours; but we can—and 
shall—retain our fair share of the world’s work, despite thé 
fevered efforts of the more sensational portion of our daily 
press to defeat that purpose. No one can justly estimate 
the harm that has been done by thus playing the game of 
our commercial rivals, who laugh up their sleeve as they 
look on at the tragi-comedy. But he laughs best that laughs 
last. 

The simple but convincing reasoning, with which the 
President dissipates the hopes of those who look for the gene- 
ration of electrical energy direct from coal on the lines of the 
primary battery, need not be regarded as equally fatal to the 
anticipation that & solution to the problem will eventually be 
found in some other direction ; one path appears to be 
blocked, in the light of present knowledge—but only one; 

‘and the finder of the open doorway to success will reap a rich 
reward. 


It is interesting to note that the subject which receives 
more attention in this address than any other is that of the 
theory of the steam engine. Mr. Swinburne not long ago 
made it evident, by his paper read before the Physical 
Society, that the subject of thermo-dynamics possessed a 
` deep interest for him, and some of the results of his 
studies are manifest in the views—to some extent revolu- 
tionary—herein set forth. Not oniy does he pour contempt 
upon the antiquated collection—it cannot be called a system 
—of units, with which the engineer is compelled by binding 
custom to struggle; but with admirable courage he attacks 
the definition of entropy in common use, on the score that 
whereas this quantity is always defined with sole reference 
to a perfect engine, in which the cycle of changes is perfectly 
reversible, in point of fact this case never occurs in nature: 
in any existing heat engine the cycle is irreversible, and the 
entropy of the working fluid must necessarily increase. The 
object of the designer should be to trace all such increases of 
entropy, and prevent them as far as possible. Mr. 
Swinburne, happily, did not endeavour to explain to his 
audience the precise nature of that most puzzling concep- 
tion, though he gave an amusing account of his attempts to 


induce authorities on thermo-dynamics to enunciate their 
views upon it. Instead he illustrated by means of a diagram 
based upon the 0, ф diagram the limitations of steam 
practice with respect to the upper and lower limits of the 
available range of temperature. The advantage of super- 
heating was shown to consist mainly in the reduction of 
initial condensation in the cylinder, a point which we also 
have frequently emphasised in our columns. The additional 
energy which can be imparted to the steam by superheating is 


ol little importance. To increase the range of temperatures 


the President showed that a second working fluid, such as 
gulphur dioxide, heated by the exhaust steam, was theoreti- 
cally effective ; experimenta with this have been carried ont 
in Germany, notably at the High School, Charlottenburg, 
but the final verdict has not yet been delivered. We doubt 
whether the additional outlay and complication entailed by 
the use of such a system will be found to be justified by the 
economy effected in the consumption of fuel ; it seems more 
reasonable to suppose that the substitution of the steam 
turbine, which utilises the steam over a wider range, and 
may be still further improved, or the adoption of large gas 
engines, would be preferable. 


The recommendation of the Institution of Civil Engineers 
with which the President concluded his remarks on the 
steam engine, to the effect that the abbreviation “ B.Th.U." 
should be used instead of B. T. U.“ for British Thermal 
Unit, on account of the confusion with Board of Trade Unit, 
is useful, though it comes rather late; we adopted this 
practice some years ago. | 


The President considers that the gas engine of the 
future will be compound, for though we already work with 
a high initial temperature, the greater part of this advan- 
tage is lost by the simultaneous elevation of the lower 
limit—the temperature of the exhaust gases. "Thus the 
* mutivity," as Mr. Swinburne calla the ratio of the range 
utilised to the initial temperature absolute, is not much 
better than in thesteam engine. The difficulties in the way of 
compounding the gas engine are enormous, while we cannot 
yet use the gas without cooling the cylinder, and thereby 
throwing away a vast quantity of heat in a most available 
form; these and other considerations suggest that the solu- 
tion to the problem will be found in the evolution of а 
practical form of turbine fed with the hot gases at high 
pressure, a matter which is known to be receiving the earnest 
attention of inventors.  . 

The President suggests that though the limits seem to be 
practically reached in many ways in the coustruction of 
dynamos, there may be a loophole for increase in the output 
of machines by, so to speak, deceiving the armature into 
the belief that it is running 10 or more times as fast as it 
really is running. This laudable object is to be obtained by 
adopting a principle well known in connection with the con- 
struction of verniers and in stroboscopic methods of 
measurement, but never before suggested in the present co1- 
nection, во far as we are aware. By means of a special con- 
struction of the armature and field magnets, the magnetic 
flux is caused to rotate in the opposite sense to that of the 
armature, giving a relative motion at a far higher rate than 
the apparent motion. We cannot help feeling, however, that 
there is a nigger in this machine. Though we have not 
worked it out in detail, it seems certain that enormous 
fluctuations would take place in the strength of the magnetic 
flux, leading to such large induced variations in the strength 
of the magnetising current as to neatralise the advantage 
aimed at; in fact, the field magnet coils would become the 
seat of alternating E. M. F. s, to counteract which they would 
have to be excited by means of an alternating current, 
of opposite phase! The power expended in the field 
magnets would, in fact, fully account for the augmented 
E.M.F. generated in the armature, We put forward this 
suggestion for what it is worth, as we have made no 
calculations in support of it. 


' 


—99—9 OD OD a. — P p» 2 s 


 -patente than of secrecy. 


eee eee Cte qn Eolo Bie RERBA ORUM IAM g — ——.ññUP“MP . . CORNUA 
vol. 51. No. 1,308, Decempzr 19,1902] THE ELECTRICAL REVIEW. 1011 


Mr. Swinburne's remarks on the subject of secondary 
batteries, while. they discourage the idea that any other 
material than lead can be utilised in the construction of the 
plates, are notable in that they practically ignore the alleged 
epoch-making invention of Mr. Edison. Oar own opinion 
of this remarkably mysterious cell has been before our 


readers for many months, and is corroborated by the Presi- 


dent's silence. 

Mr. Swinburne pointed out the predominant importance 
of insulated cables in the electrical industries, and the 
extreme uncertainty which exists regarding their qualities, 
due, no doubt to the capricious and unmechanical " nature 
of the materials—rubber, paper, &c.—employed for insula- 
tion. In this department it is certain that we are far from 
finality. The most unfortunate feature in this connection is 
the fact that cable makers, unlike those engaged in other 
branches of engineering, will not openly describe and discuss 
the details of manufacture of their products. The Presi- 
dent is doubtless right in stating that the days of secret 
mixtures may be passing away; but we are of opinion that 
the process of insulating cables, especially those which are 
lead-gheathed, is still carried on under the protection less of 
Until this state ef affairs is 
changed, we cannot hope for rapid progress in cable manu- 
facture. As for the possible use of zinc in competition with 
copper and aluminium for overhead conductors at very high 
pressures, we can scarcely regard this as feasible, having ín 
view the low tenacity and extreme brittleness of zinc. 

The ingenious mechanical condenser described by Mr. 
Swinburne appears to be worthy of attention, as it may con- 
stitute or lead the way to a simple and cheap substitute for 
the expensive and complicated synchronous motor for the 
purpose of improving the power factor, where this is found 
necessary. It is possible to regard this device, in fact, as a 
motor, the field being uniform and constant, and the arma- 
ture oscillating instead of rotating. 

The President's remarks on lamps and light are worthy 
of the closest attention, especially with regard to the pos- 
sibility of converting electrical into light energy without the 
evolution of heat—a subject which has occupied the thoughts 
of scientists for many years, without making much progress. 
The reference to the use of iron wire resistances in series 
with glow lamps recalls to our minds a patent filed by one 
of us many years ago, in which this very principle was em- 
bodied, and for precisely the same purpose; unfortunately 
the attempt had a negative outcome at the time. We shall 
look for interesting results from Mr. Solomon’s investigations. 

In Mr. Swinburne’s remarks on electric locomotives, he 
departed somewhat from the letter of his address, and 
described in some detail the construction of an existing and 
of an improved form of the oil-pump variable-speed gear, 
which looked very promising in theory, but might be found 
a source of trouble in practice. It is a remarkable fact that, 
although the pressing need of a good variable-speed gear 
has been before engineers from the earliest days, no really 
practical and efficient device bas yet been forthcoming. 
There is absolutely no physical reason why such a thing 
should not be devised ; but the mechanical genius who will 
solve the problem effectually and. reap the usual reward of 
perpetual litigation with his imitators has so far not come 
forward. | 

Lastly, the President drew an enticing picture of the 
potentialities of electrolysis, and hinted at the production of 
metallic sodium at nominal prices—an eventuality fraught 
with immense possibilities to innumerable trades and pro- 
cesses. It is humiliating to think that the backward state 
of the subject in this country is to be ascribed to the 
ignorance and conservatism, not only of commercial men, 
who may be excused, but also of those who should know 
better—our scientific advisers. 


t 


Imperial OUR attention having been called to 
Telegraphic certain remarks made in our leading 
Communication. article of last week, we wish to take this 
early opportunity of clearing up a few possible misconceptions. 
Our opening words were really only intended to point to 
one of the merits of the Address in the sense of presenting 


all the salient points on both sides of the question. With 
respect to our reference to “compilations from Blue 
Books,” we think it well to add that there was no desire 
on our part to convey the impression that Mr. Bright's 
Address was in any way lacking in original matter, and we 
are now informed that the London Chamber of Commerce 
had Mr. Bright’s Address in hand before some of these 
* Blue Books " were published. 

It appears that Mr. Bright’s public advocacy of a link 
between the “ All-British " and the then proposed American 
Pacific Cable dates back several years, and, in any case, 
we did not mean to imply that he had merely taken up the 
idea of Mr. Mercer. We are also informed that, notwith- 
standing the statements in the Press, the Agent-General 
for New Zealand * knows nothing of " the proposed link. 

With regard to our remarks anent the Pacific Cable 
Contract, it might be thought that had this been split up 
amongst the various responsible firms who tendered, the 
work could have been effected more speedily, and therefore 
the line would have been less behind the new Cape— 
Australia Cable in the arrangementa for traffic. As it 
was, the latter cable was completed over a year before the 
same contractors carried out the Pacific line. 

We also find that though in one portion of his Addreas 
Mr. Bright did actually recommend the routes of strategic 
cables being ** unrecorded," from what he says elsewhere, it 
is clear that he really meant “ keep secret.” 

We spoke of Mr. Bright * following the lead " of certain 
politicians ; but, from facts which have since come to our 
knowledge, the following of lead seems more likely to be the 
other way about. This view becomes accentuated when we 
consider his much wider connection with the whole subject 
as a member of the electrical profession. 

Whilst dealing with this topic, we must express our 
regret at being unable to reproduce the excellent map which 
accompanied Mr. Bright’s Address. Apart from the pro- 
minence given to the Pacific Ocean, it is the only map we 
have seen in which the telegraph girdle can be followed 
unbrokenly in both directions—1.e,, going west by the new 
Pacific line to Australasia, and returning by either of the 
Eastern routes, or vice versa. | 
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For the Engineering Laboratory about £25,000 is required for 
additional buildings, a portion of which it is proposed to set apart 
for research. The additional equipment required includes a Willans, 
Belliss, Peache, or other high-speed engine, a Corliss engine, a 
Westinghouse or other direct-coupled gas engine, a Mond or Dowson 
gas plant, a Parsons or other rotary engine, a Galloway boiler, a 
Babcock or other large tube boiler, a Thornycroft or other Express 
boiler, a Green's economiser, a Worthington cooling tower, a com- 
pressed air-pumping plant, a Ledward or Korting ejector condenser, 
a Ledward evaporative condenser, a Pratt and Witney or other 
measuring machine, hydraulic accumulator tanks, &. For the 
Electrical Engineering Laboratory about £50,009 is required to cover 
the cost of extensions, additional equipment and such charges as are 
absolutely required for the successful working of the department. 
The additional equipment includes the following: —Steam boiler, 
steam and gas generators direct-coupled, storage battery, direct and 
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frames, measuring instruments, switches, synchronising apparatus, 
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EXPERIMENTS ON THE APPLICATION OF 
PUPIN’S SYSTEM TO TELEPHONE 
CIRCUITS.* 


By Е. DOLEZALEK anp А. EBELING. 


(Concluded from page 970.) 


EXPERIMENTS ON THE BERLIN—POTSDAM CABLE. 


There lies between Potsdam and Berlin a cable about 
32:5 km. long, laid by the Siemens & Halske A.G. a few 
years back for the German Postal Administration, to relieve 
the pole lines connecting the two places, and for interme- 
diate local traffic. The cable contains 28 pairs of conductors 
of 1 mm. copper wire, with air space paper insulation, 
of the usual Siemens & Halske A.G. construction. This 
cable, with the exception of the portion in Berlin itself, 
is of U.G. type, lead - covered, armoured and com- 
pounded ; the portion in Berlin, being drawn into tubes, is 
without the compounded covering. Of these pairs 14 were 
left in their original condition, a most convenient arrange- 
ment, as it was thus possible by direct comparison between 
the equipped and unequipped lines to obtain a clear idea of 
the improvement gained. It was, of course, necessary in 


Fic. 3. 


order to prevent disturbance of the cable that the inductance 
coils should be introduced at the junction boxes already 
existing which connected the individual manufacturing 
lengths. The distance between the coils had therefore to 
be limited to certain definite figures. Inserting them 
at every second box, a distance of about 1,300 metres 
between the coils was secured. Each coil introduced a 
resistance of about 4:1 ohms in each wire of the circuit, 
and an inductance of about 0:062 henry. As the 
resistance of the cable conductor, with coils included, 
amounted to 23°5 ohms per kilometre, while the wire-to-wire 
capacity was about 037 mfd. per km., the value of B, the 
attenuation constant, using the abbreviated formula for its 
calculation, became 0°0106. | 

The self-induction of the simple metallic circuit 
measured with an alternating current of 900 periods 
per second, gave 0*0003 henry per km. The attenuation 
constant for the simple circuit was therefore 0°06 (at 900 
periods). Consequently by insertion of the coils the induct- 
ance was increased 200-fold, and the attenuation constant 
reduced to one-sixth. | 

As a result of this large reduction in the attenuation 
a considerable improvement in audition was to be expected, 
and did, in fact, result. Comparing an equipped circuit 
with one of the simple circuits between Berlin and Potsdam, 
the length of which as mentioned above was 82°5 km., an 


* Electrotechnische Zeitschrift, Vol. XXIII., p. 1059. 


enormous difference was noticed in the loudness of the tones, 
While with an unequipped line the distance from the 
receiver for good audition could not exceed half a metre, 
with the equipped line audition was perfectly distinct at 10 
metres distance, i. e., at the opposite end of the room. This 
experiment was condacted with the ordinary type of Siemens 
subscribers’ instruments, the transmitter being actuated by 
two Hellesen cells. As there were at disposal 14 equipped 
and unequipped circuits, it was possible to experiment on 
longer circuits by joining single lengths in series. 

Joining then three lengths in series afforded a circuit of 
about 97°5 km., and comparing the equipped and simple 
circuits, the difference between the two was more striking 
than in the first case, when the speaking was carried on 
over а length of only 32:5 km. While it was possible with 
the equipped line to hear clearly at a good distance from the 
receiver, with the unloaded line the limit of audition 
had been reached, confirming with exactitude the results 
theoretically arrived at. 

With five lengths joined in series, or а circuit of about 
162:5 km. on the unloaded line, it was only а very 
accustomed ear that could recognise the slightest movement 
in the telephone diaphragm, while with the loaded line a 
very distinct articulation was produced. By direct com- 
parison of the loaded circuit of 162°5 km. with the unloaded 
circuit of 32:5 km. tha loudness of tone was found to be 
approximately the same. Over 13 lengths in series, or about 
422:5 km., reception was still possible, 
but the tones were very weak. 

Comparing an overhead circuit between 
Berlin and Potsdam of 2 mm. bronze 
wire with a loaded circuit in the U.G. 
cable of the same length, the loudness 
of speech was approximately the same. 
The results depended a little on the state 
of the atmosphere. In good weather the 
londness on the overhead wire was a 
very little greater than on the cable, while 
in bad weather the converse obtained, 
the cable circuit being a little louder than 
the overhead. 

The result of this comparison is most 
noteworthy, inasmuch as it shows that by 
application of Pupin's system, a cable with 
a conductor of 1 mm. diameter can be 
rendered equivalent in speaking capacity 
toan ordinary unequipped overhead wire 
of 2 mm. diameter, or four times the 
section. Theoretical calculations show 
that this result was to be expected, but 
still it presenta a striking confirmation of 
the correctness of Pupin’s views. The 


arrangement of the inductance coils was very simple. 
Each set of 14 coils of annular construction was inge 

in an iron box, and the necessary connections to the cable 
made by means of a special connection box, both being 
subsequently filled up with compound. Fig. 3 gives à 
view of such a box with the connections complete. 


EXPERIMENTS ON OVERHEAD WIRE. 


After this satisfactory conclusion of the cable experiment 
the German Postal Administration placed at the disposal o 
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the Siemens & Halske A.-G. for equipment a bronze over- 
head line of 2 mm. diameter, about 150 km. long, connecting 
the cities of Berlin and Magdeburg, and serving for the 
inter-communication of six intermediate stations connected 
along the line; this could be compared with a line of 
8-mm. bronze wire about 180 km. in length, serving for 
direct communication alone between the same places. 

Before the loading of the 2-mm. circuit, the com- 
munication over the whole length was naturally inferior to 
that on the 3-mm. circuit. The 2-mm. line was now 
equipped with Pupin coils, a condition being imposed that 
no interference with traffic should be caused, the compliance 
with which presented no difficulty, At every 4 km. 


Received 
current. 
Milliamp. 


50 100 150 200 
Alternate current of 900 periods per second 
A, with inductance coils; B, without indtictance coils. 


Fic. 5. 


250 Km. Length of circuit 


distance was inserted a coil of about 6 ohms resistance and 
0:08 henry inductance. On the completion of the loading, 
the speech over this line was considerably louder than over 
the 3-mm. line. The installation of the coils was 80 
arranged that at the poles where they were to be inserted 
double insulators were aftixed, on one of which the coil had 
been mounted as shown in fig. 4, and in this manner the 
alteration was effected without affecting the insulation of 
the line. In the course of this experiment it was discovered 
that each such coil must be provided with a lightning 
protector; this cotild have been so arranged that at both 
ends of the coil the discharge would be led to earth, but as 
actually erected the coils were bridged by a vacuum 
protector, | 


BERLIN—PorsDAM CABLE.—QUANTITATIVE 
MEASUREMENT, 


The experiments given above were rather in the direction 
of qualitative results, and in order to gain direct numerical 
values of the decrease in the attenuation coefficient with 
the introduction of inductance, measurements were con- 
ducted using alternating currents of low intensity and high 
frequency. For this purpose an alternating current 
of 900 or 400 periods per second, and of a few milli- 
amperes intensity, was applied at the sending end of the 
circuit, and the current at the other end measured on a 
sensitive mirror electro-dynamometer. Exact compliance 
with the theoretical treatment given above, in which the 
transmitter alone possesses inductance, was difficult to attain 
in actual practice, as the sensitive alternate current 
galvanometer had a considerable inductance. It was, there- 
fore, preferred to conduct the experiments under conditions 
closely agreeing with those of actual working rather than to 
adopt the closest approximation to those demanded by 
theory, and for this purpose the receiving apparatus was 
given an inductance (0*4 henry) and a resistance (400 ohms) 
equal to that of a subscriber’s telephone eet. | 

In fig. 5 is given а series of measurements with a 
frequency of 900, the current at the sending end of the 
circuit being in this, as in all other measurements, 3°38 
milliamperes. . The ordinates give the currents at the receiv- 
ing end, also in milliamperes, and the absciss give the 
lengths of the circuit in kilometres. The length, when 
over 32:5 km., consisted of other pairs of conductors in the 
same cable connected in series, which was permissible, as 
no appreciable induction (cross talk) existed between the 
different pairs. | 

From the telephone experiments it was evident that the 
current on the cable circuit with added inductance was far 
greater than on the simple circuit. Both curves show 
clearly the exponential form of decrease demanded by 


theory. On the single length between Berlin and Potsdam, ' 
the current on the Papin circuit was 1°2 milliamperes, and 
that on the ordinary circuit 0°17 milliamperes, so that the 
former was seven times the latter. In accordance with the 
theoretical equation, the ratio between the currents on the 
Pupin cable and the ordinary cable increases enormously with 
their increase in length, so that on a length of 97 km. 
the transmission of speech on the Pupin cable would be 
18 times better than that on the ordinary cable. The 
attenuation reached equality when the former was tive 
times the length of the latter, a result in very good agree- 
ment with the previous telephone experiments. The extra- 
ordinary superiority of the cable loaded with inductance, 
as compared with one almost inductanceless, is most 
apparent. 

In fig. 6 are plotted the results of similar measurements, 
with a frequency of 400 per second. The diiference 
between the losded and unloaded is still considerable, 
although the damping in the ordinary cable is notabty less 
at the lower periodicity. A comparison of figs. 5 and 6 
shows that the ratio between the attenuation for 900 and 
400 periods respectively is as 1 : 1'6 for the Pupin cable, 
and for the ordinary cable as 1 : 6. 

The cable loaded with inductance transmits all oscillations 
practically with the same efficiency, and this fact explains 
the clearness in the audition through such a cable. 


OVERHEAD WIRE, BERLIN—MAGDEBURG. 


With the same instruments as used for the cable, measure- 
ments were also conducted on the overhead wires between 
Berlin and Magdeburg— viz., on the 150 km. of the 2- mm. 
conductor, both before and after loading with inductance, 
and on the 180 km. of 8-mm. ordinary conductor. 

The intensity of the arrival current at 900 periods per. 
second was on the 150-km. length of 2-mm. wire without 
coils, 0:53 milliampere ; on the 150-km. length of 2-mm. 
wire with coils, 2:20 amperes; on the 180-km. length of 
3-mm. wire without coils, 0°84 ampere. The insulation of 
the line during these experiments was about 25 megohms 
per km. 

The introduction of inductance on the 2-mm. conductor. 
thus raised the current at the receiving end from 0°53 to 
2:2 milliamperes, or four-fold, and to a valne considerably 


Received 
current. 
Milliamp.» 


0 50 100 150 200 250 Km. Length of circuit 
Alternate current of 400 periods per second 
A, with inductance coils; B, without inductance coils. 


FIG. 6. 


above that on the 8-mm. conductor. The greater length of 
the latter would account for a very small portion of this 
difference. On still longer lines, just as in the case of 
cables, the improvement gained by the insertion of the 
inductance coils would be still more marked. 

To prove the effect of insulation resistance on the trans- 


‘mission of the current, measurements were made at different 


states thereof, and these showed that the 2-mm. Pupin 
conductor was influenced to a greater extent than the 3-mm. 
ordinary conductor, but even with the very low insulation 
of 1 megohm per km. the Pupin circuit was considerably 
superior to the 8-mm. conductor. The conclusion from 
these results is that for telephone conductors on Pupins 
system one quarter the weight of copper hitherto used will 
give the same efficiency, or, in other words, at least four 
times the distance can be covered by the same weight of 


copper. 
THE ErrEcT OF THE DISTANCE OF THE COILS. 
The essential point of Pupin’s invention, as already 
developed, is the recognition that the addition of inductance 
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can cause a diminution of the attenuation only when the 
distance between the coils is a fraction of the wave length 
of the alternating current acting along the line. With 
great distance between the coils a reflection of the wave 
arises, and the attenuation soon becomes greater than that 
on a line with low inductance. 

These experiments were conducted on an ordinary air 
space paper cable, with conductor of 0°8 mm. diameter, and 
a length of 28 km. at 980, 600 and 400 periods per 
second. Тһе values per kilometre: of the self- 
induction and capacity (wire to wire) were 0:075 henry 
and 0°04 mfd. respectively, and were the same throughout 
the experiments, as was also the effective value of the 
current, 3 milliamperes, sent into the line. The wave 
lengths were as follows, corresponding to the frequencies 
given above :—For 980, 12:9 km.; for 600, 21 km.; and 
for 400, 31:5 km. 


6 ? 8 9 10 и 
Distance of inductance coils in km. 
A at 400, B at 600, C at 980 periods per second. 

Fid. 7. 


Twenty inductance coils of 0°11 henry each were intro- 
duced into both wires of the circnit, but these could be 
separately grouped at 20, 10, 5 or 2 spots, so that the 
distances between the groups could be varied from 1:4 to 10 
kilometres, while the total inductance of the whole circuit 
remained constant. 

In fig. 7 the curves for the specified frequencies give the 
current received at the end of the 28-km. circuit as a 
function of the distance between the inductance coils, These 
show that after a certain distance the fall of the current is 
rapid, and occurs earlier and with greater abruptness the 
higher the frequency. With a distance between the coils 
of 6 km., the alternating current of 980 periods per second 
is totally reflected, and even with the use of the most 
sensitive telephone not a trace of sound could be detected. 
At frequencies of 600 and 400, the distances for complete 
throttling were 8 and 10 km. respectively. The increase of 
the distance was also accompanied by a successive filtering 
out of the different periods, as was to be expected from the 
theory of the subject. 

In fig. 8 the current at the recciving end is plotted as a 
fanction of the number of coils per wave length. Between 
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lad · tone raita ner wave length 
A at 400, B at 600, C at 980 periods per second. 
Fic. 8. 


the numbers of 2 and 6 per wave length the current rises 
from zero for all the periods ; the lower number furnishes 


a definite critical limit below which a perfect throttling of 


every frequency occurs, and therefore telephonic com- 
munication is impossible. 

The experiments conducted by speaking over a line with 
successive points of aggregated inductance are very interest- 
ing. While on a line with correctly spaced inductance 
coils speech is received with remarkable clearness, owing to 
equal attenuation of waves of all frequencies; with too great 
distances between the coils nothing but an unintelligible, 
confused rumbling is heard. 


APPLICATION OF THE THEORY. 


The equation deduced above for the effective current in 


the receiver— 


Without 
inductance 
colle 
-400 periods 
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. 18 not directly applicable to the foregoing measurements. 


because the impedance of the receiver. cannot be considered 
as в vanishing quantity. To gain, however, a closer 
approximation to theory, а series of measurementa was 
conducted on a cable circuit 97 kilometres in length, 
equipped with coils (fig. 3), with different impedances in 
the receiver and at a frequency of 900, во that, with little 
doubt as to accuracy, the value for zero impedance could be 
extrapolated. The values of a and [3 were calculated from 
the particulars of the cable by equations (5) and (6). The 
values of E and 1r, were 97 and 3°35 respectively. The 
currents received with the different amounts of impedance 
were as follows :— Е 
Impedance 2,127 Milliampere 0°481 
5 2,540 T 0:898 
„ 4,040 И 0:278 

By simple graphical extrapolation, the current at zero 
impedance evaluates between 1:2 and 1'7 milliamperes, 
which is in very close accordance with the value of 1°45 
milliamperes calculated by the formula given above. 

The experimenta here given prove that by the insertion of 
inductance coils in telephone circuits in the manner 
described by Pupin, the great advantages theoretically 
claimed are obtained in actual practice, and that a new 
field is now opened for & wider extension of telephonic inter- 
communication, for even the problem of trans-Atlantic tele- 
phony might be considered as within the bounds of possibility ; 
but, unfortunately, the cost would be excessive, and the 
technical difficulty of the construction and submersion of a 
cable with added inductance coils in such great depths must 
be considered as lying outside the realms of practicability, 
though for shallower waters, as the North Sea and Baltic, 
the laying of such a cable may be deemed to be not utterly 
impossible, thus securing direct communication between 
London— Berlin and Berlin—Copenhagen. 


A CRITICISM OF PRESENT-DAY 
CONTINUOUS-CURRENT DESIGNING. 


By FRED. W. DAVIES. 


1. Introduction.— Continuous-current machines have been 
brought to a high grade of excellence within the past few 
years, and, compared with any other class of machines 
working on either electrical or mechanical principles, they 
are a8 nearly perfect as can reasonably be expected. Their 
high efficiency, cool ranning and sparklessness afford ample 


proof that the thought and care bestowed upon their pro- 


duction has been spent to good purpose. The question of 
dynamo and motor-designing is one that is now so well 
understood, that it is not an easy matter to suggest any im- 
provement. All phases of continuous-current designing 
have received attention from experts, and every part of à 
continuous-current machine has been subjected to innu- 
merable improvements at the hands of indefatigable 
inventors, until it would almost seem that the subject was 
exhausted. In fact, the state of the available knowledge on 
this subject is so advanced, that to offer “ а criticism of 
present-day continuous-current designing — not ocal i 
calling attention to faults, but rather to some points whic 
appear to need emphasising—to offer a little friendly 
criticism, although well and modestly meant, may, perbapa, 
appear to some to savour of technical heresy. Such, how- 
ever, is not the case, as will be seen later on. Honest 
criticism is always useful, even though mistaken, and pro- 
bably amongst no class in the community is cr.ticism во rife 
as amongst electrical engineers. | 
There are several ways in which the design of some of 
the continuous-current machines at present on the market— 
it is purposed, herein, to deal only with machines of the 
continuous-current type—may be modified with advantage. 
Not that there is room for any material improvement in 8 
matter such as the efficiency of a machine, for instance : 
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nevertheless, there are, undoubtedly, some points, which, if 
they were more generally recognised and observed, would 
lead to greater economy and convenience in manufacture. 
Such criticism, if it does nothing else, will, perhaps, serve to 
stimulate thought—always a valuable process. 

1. Armature Desiyn.—The armature is the most vital part 
of a dynamo or motor; and to it attention must first be 
turned. It is the armature that is generally the seat of 
any trouble causing the breakdown of a machine ; and, con- 
sidered from an electrical point of view, it is to the design 
of the armature that the success or otherwise of a design is 
nearly always attributable. | 

The first point presenting itself for consideration is the 
type of armature core to be used. Of the two general types, 
the drum and the ring, the drum is the more commonly 
used. This is as it should be, for there are several points in 
its favour. For one thing, there is less idle wire on a drum 
than on a ring armature, resulting in a lower resistance of 
the whole armature, and a lower self-induction per coil. 
Another advantage is that, owing to the greater cross-section 
of iron in such a core,a stronger field may be employed. And, 
lastly, it is better suited to former-winding—so much in 
vogue at the present time, Such are the reasons for 
which, in most instances, the drum core is preferred. 
Upon the question, however, as to whether any given 
armature shall be of the plain, or of the toothed variety, there 
is not such a unanimity of opinion. As a matter of 
fact, neither can be said to be the best for all cases. 
The toothed drum gore, however, probabiy on account 
of the mechanical protection it affords the coils and 

.the economy it affords in the excitation of the field magnet, 
the latter being brought about by the reduction in the 
length of the air-gaps, is coming more and more into favour 
for all types and sizes of machines. This is to be regretted, 
for, although it is certainly the better type to employ in 
many instances, yet its universal application is a mistake. 
The principal economy effected by the use of a toothed core 
is that the length of the air-gaps is reduced, tbus not 
necessitating such a large number of ampere-turns on the 
field magnet. The less the number of poles on a machine, 
tbe longer should the air-gaps be, proportionately ; other- 
wise the commutation will not be good. Consequently, the 
air-gaps of a two-pole machine should be the longest, in 
proportion. The length of air-gap in a two-pole machine 
having a plain armature, which is necessary in order to allow 
sufficient room for the conductors, minimum clearance, &c., 
will not be longer than is required in order to obtain sparkless 
commutation. The use of a toothed core on such a machine 
will not, therefore, result in any economy in field-magnet 
excitation. In multipolar machines, the minimum length of 
air-gap consistent with sparkless commutation is less, propor- 
tionately ; in these, therefore, toothed cores may with 


advantage be used. | 


A fact well known to electrical designers is that, in a 
toothed armature machine, the commutation is improved by 


‚ Working at a high induction in the armature teeth. This is 


owing to the armature reaction being reduced, by reason of 
the high reluctance thereby interposed in the path of the 


cross-magnetising flux. In order to have a high induction in, 


the teeth, these have to be made narrow. This plan is not a 
good one, for the hysteresis and eddy current losses in the teeth 
are materially increased thereby ; and these increased losses 
cause undue heating of the core. It is not necessary to 
reduce the section of the teeth in order to minimise armature 
interference: this result may be attained equally well, and 
without the disadvantages attendant on the use of narrow 
teeth, by simply increasing the length of the air-gaps. 

It is essential that the larger sizes of armatures should be 
ventilated, so as to ensure cool running. For the gmaller 
sizes ventilation is not relatively of such importance. It is 
of little use to provide ventilating ducts in a plain core, 
unless gaps are left at intervals in the winding of the peri- 
phery ; and yet armatures having cores of the plain drum 
type which were ventilated thoroughly, but with the venti- 
lating ducts completely covered by the peripheral winding, 
have occasionally—though fortunately not often—been con- 
structed. Such a method of construction is practically 
useless as far as ventilation is concerned. | 

In ап open type machine it pays to provide means for 
ventilating the armature, for in such a machine the hot air 


emitted by the armature can get away from the machine. In 
a machine of the enclosed type, however, the bot air from 
the armature is retained within tbe shell, or carcase, of the 
machine, and in such & case the employment of ventilating 
ducts in the armature does not materially reduce ita tem- 
perature rise. It is, therefore, a fallacy to take elaborate 
precautions to minimise armature heating in an enclosed 
motor, as is Sometimes done. 

Generally speaking, it is not advisable in a former-wound 
armature fora bipolar machine to use the barrel type of 
winding. The ends of a bipolar barrel winding are un- 
necessarily bulky, owing to the end windings being carried 
out in a straight line with the peripheral windings. 
The evolute, or Eickemeyer, winding, which—to all intents 
and purposes—is a barrel winding with the ends bent down 
on to the ends of the armature core, is certainly more econo- 
mical as regards the end space, in a bipolar machine. The 
evolute winding is generally to be preferred for bipolar 
machines, on account of the economy in space effected by its 
use. For multipolar machines, it is advisable to use the 
barrel type of winding, as the arc embraced by each coil is 
M рышын less, and, in consequence, the ends are not so 

ulky. | | 

З. Field-Magnet Design.—The number of poles in a field- 
magnet is a point which greatly influences the performance of 
a machine; and one, moreover, which does not always 
receive the consideration it should do. It is a question of 
far-reachiug import ; and it may not be out of place to give 
a brief statement of the principles which should determine 
the number of poles to be given to a field-magnet. An in- 
crease in the number of magnet poles permits a decrease in 
the length of the air-gaps. The greater the number of 
poles, the less the length it is necessary to give to the air- 
gaps in order to obtain sparkless commutation. Such a 
reduction in the length of the air-gaps will be accompanied by 
a corresponding reduction in the size of the magnet, and in 
the number of ampere-turns on it. This is the principal 
advantage gained by increasing the number of magnet poles. 
A secondary advantage is that the armature of a multi- 
polar machine offers better facilities for ventilation than does 
the armature of в bipolar machine, though this is not such 
an important advantage as the foregoing one. What then, 
are tbe limita, if any, to the number of poles to be used in 
any given magnet? In the first place, it should 
be remembered that the periodicity of the magnetic 
reversale, through which the iron of the armature passes, 


. varies directly as the number of poles in the magnet. 


Hence, seeing that a high periodicity involves the produc- 
tion of heat in the armature core, owing to hysteresis and 
eddy current losses in it, it is well not to increase the number 
of magnet poles indefinitely—especially in the smaller 
machines, which are usually run at high speeds. Then, 
again, the multiplication of magnet poles causes the cost of 
labour in manufacture to be increased. This, also, tends to 
restrict the use of multipolar magnets to the larger sizes. 
The use of multipolar magnets for small motors of the 
enclosed type, although resorted to sometimes, is, nevertheless, 
a plan that has little to recommend it, resulting, as it does, 
in undue heating of the armature, und, in some cases, in- a 
higher cost of manufacture. | 
Magnet poles are sometimes bored out so as to be non- 
concentric with the armature, in order to improve the com- 
mutating properties of 4 machine. This it undoubtedly 
does. The adva: tage derived from non-concentric poles is 
on account of the field being more rigid, magnetically : that 
is, less easily distorted by the current in the armature wind- 
ing. The fact of the air-gaps being longer at the polar 
horns than at the middle of the pole-pieces tends to keep 
the magnetic flux in the middle of the pole-pieces ; for any 
distortion of the flux from this position results in a virtual 
lengthening of the air-gaps, and this increase in the length 
of the air-gaps acts as a check on the distortion of the field. 
As will readily be understood, a field which is affected by 
every little fluctuation of the load will cause sparking at the 
brashes, for it is quite impracticable for the position of the 
latter to be continuully varied to suit the alterations in the 
load. Hence, anything which prevents distortion of the 
field, such as the use of non-concentric poles, &c., naturally 
improves the commatation, and is to be commended. i 
One would expect that in such a simple duin e 
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requisite cross-section to give to the yoke ring of a magnet of 
the “ ironclad ” type, there would be no divergence of opinion 
amongst designers and manufacturers. Yet, in some 
machines that have come under the writer's notice, the yoke 
ring, which was of the same metal as the cores (cast-steel), 
was made of practically the same cross-sectional area as the 
cores themselves. This, it need hardly be said, is entirely 
unnecessary. The yoke ring of a magnet of the “ iron- 
clad ” type, if of the same material as the cores, should be 
one-half of the cross-sectional area of one of the cores; or, 
if of different material, should be of sufficient area to 


carry one-half of the lines of force carried by one of the 
cores. 


4. Concerning Brush Gear—An essential feature in 
connection with the brush gear of a machine is that it shall 
be easily accessible for adjustment and brush renewals. 


This desideratum is usually realised in open type machines; 


but not always in enclosed motors. Often, there is а 


difficulty in getting to the brush gear of enclosed motors.“ 


With the idea, probably, of designing a compact machine, 
the room allotted to the brush gear is sometimes rather 
limited. This should not be во; it is well to make the 
carcase of the motor sufficiently large to allow ample room 
for attending to the brushes and brush-holders, even if the 
machine has to be made somewhat larger in consequence. 


5. Some Points’ Relating lo: Mechanical Design.—The 
commergial success of a machine depends as much upon its 
general mechanical design as upon anything else. A 
machine may give excellent resulta as regards efficiency, 
commutation and cool running, and yet it may not be a 
commercial success. In these days, when there are во many 
excellent machines on the market, satisfactory working is 
not the guarantee of commercial success that it was a few 
years ago. One of the principal factors which determine 
whether any design of machine will sell well or not, is its 
general appearance; and this depends principally upon its 
mechanical design. It should be smart, and of pleasing 
appearance, for first impressions go a long way with the 
average buyer of dynamo-electric machinery. 

To anyone conversant with works management, it isa 
well-known fact that in small machines the cost of labour is 
comparatively high and the cost of material low; whilst, as 
the size of the machine is increased, the cost of material 
assumes greater importance, and the cost of labour lesser. 
What is the import of this fact? Simply this: that the 


smaller sizes of machines should, in order to attain the maxi- 


mum economy, be designed so as to necessitate as little 
labour as possible, even at the expense of material. 1 here 
are several ways in which an economy in labour may be 
effected which will suggest themselves to anyone accustomed 
to designing mechanical details. The larger sizes of machines 
should, on the other hand, be designed so as to employ as 
simple castings as possible. This amounts to saying that 
large machines should be made of a large number of different 
parts. Owing to their requiring to be machined and fitted 
together, the cost of labour will be somewhat increased ; but, 
as previously pointed out, the cost of labour in a large machine 
is comparatively unimportant. 

A fault which may be noticed in some enclosed motors is, 
that the fixing lugs, or feet, are too close together, resulting 
in the machines being unstable and liable to spark, on 
account of the vibration to which they are subjected. It is 
well to arrange the fixing lugs so as to give a large base, for 
the running of the motor is certain to be improved thereby, 
especially if there is any tendency to sparking at the 
brushes. — 


6. Concluding Remarks.—Excellence of design is attested 
by cheapness of production, as well as by the satisfactory 
working of a machine. To produce a machine cheaply, it is 
necessary for à designer to be thoroughly acquainted with 
the class of tools used by the firm for which he is designing, 
and with their capabilities and limitations. Unless these 
factors are taken into account, one cannot be certain that a 
machine can be made at a profit, for the tools in the shop 
may prove unsuitable for its manufacture. Since the tools 
cannot very well be altered to suit any particular design, the 
only alternative is to consider what design of machine will be 
best suited for manufacture with the tools in the works, and 
then to design accordingly. m | 
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STANDARDISATION OF CAR DETAILS. 


~ 


“ Ав you were," and * Mark time," are the boiled-down 
results of the report presented to the recent meeting of the 
A.S.R.A. by the committee deputed to consider the question 
of standards at the last annual meeting. The committee 
consisted of some of the ablest street railway men in the 
States, and the report was reproduced in exfenso in the Street 
Railway Journal. Except in the case of motors, the committee 
advocated no radical change, but rather an adherence to the 
existing forms and dimensions already standardised, after 
exhaustive inquiry, by the Master Car-Builders’ Association. 

It was felt to be impossible to outline what would be 
considered a standard motor, but we do not agree with this 
so readily or entirely as with the next admission that, on 
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account of the great variation in the conditions of operation, 
it is not practicable to standardise motors of certain 
horse-power for certain weights of cars. That is 
a point on which we should be sorry to see any 
attempt at rigidity ; but, within wide limita, the general 
form of the motor would not require to deviate from the 
standard. 

he committee also takes notice of the advent, of 
alternating-current motors in traction, and advances that as 
another reason against immediate stardardising. 
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The remarks on rails are of no great direct interest to 18, 
as we are not allowed to use the Т rail for all purposes, #5 
recommended ; and we do not think the girder rail shown !$ 
any more serviceable than the form аре used on new 
lines in this country, although the shape of the groove 15 
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probably better adapted for self-cleansing than ours, One 
of the points on which considerable stress is laid is that, 
owing to the number of cases in which suburban and inter- 
urban cars enter towns over the tracks of the town lines, 


the table and groove of the girder rail should be made wide 


and deep enough to take wheels having treads and flanges 
of a size sufficient to enable them to run with safety at the 
high speeds usual outside the towns. The table of the rail 
should be 3 iu. wide, and the groove deep enough to take a 
1} in. flange. 

This is just the problem we in England shall have to face 
very shortly, if we are ever to run high-speed cars from 
outlying districts to the centres of towns. At present a 
groove of the width and depth required is out of the ques- 
tion, because of restrictive regulations, but the restrictions 
will have to be removed in special cases to benefit the vast 
majority of the population who do not own tradesmen's carts 
or private carriages. | 

The red-hot advocates of steel-tired wheels will be pleased 
to hear that such a wheel (fig. 3) is recommended for high- 
gpeed cars, chiefly on account of the lessened liability of 
flanges breaking on curves, The construction of this type 
of wheel differs radically from that usual over here. Fig. 4 
shows the proposed standard chilled wheel, which is tacitly 


recommended for urban use. Weare confident that the steel 


wheel school would not have so many adherents in England 
if a flange section, such as that shown on fig. 4, had been 
adopted from the first. 

Now, if there i3 one thing more than another that wants 
standardising, it is the single truck ; yet the committee feels 
that “ 16 is inopportune to recommend any particular design 
of trucks for motor-car service, especially for single-truck 


cars, except such parts of trucks as wheels, axles, bearings | 


and journal-boxes. We fear that too much regard was had 
for the manufacturer in arriving at this decision. Every- 
body makes a special truck ; but, taking a general view, the 
best of those trucks are identical in all but more or less trivial 
details. It is just those differences that make one truck 
totally unlike another to the storekeeper, and add so much to 
the expense of maintenance. 

The M.C.B. standard axle is recommended for cars of 
every size, also the journal-brasses and boxes, dust-gnards and 
key-seats, which are all drawn in detail in the report. 

We believe that the majority of axles under cars in England, 
whether of American or home manufacture, have the spur- 
wheel key-seats cut in the body of the axle. Consequently 
nearly every axle that breaks does so at the beginning of the 
key-seat next the wheel hub. The M.C.B. standard swells 
out the axle for the gear-wheel fit, and cuts the key-way 
along the enlarged section. 

Variation in component parts extends even to such simple 
things as brake-heads and shoes, and every new make of 
truck in a car shed means a pair of new patterns for the shoes 
alone on a single truck. 

The Cummittee recommends fer adoption one form of head 
and shoe, which, from the drawings, appears to embody the 
chief excellencies of the types best known in England. 

We think it bardly necessary to attempt to standardise 

the process of painting. In England, at all events, although 
every paint-shop foreman has his little idiosyncrasies, so long 
as the work is done conscientiously and with good material, 
the results obtained in the end are very much the same, and 
the small variations in practice do not lead, as in other 
departments, to lack of interchangeability, duplication of 
stock parts, and more expensive labour charges, 
We regret, with the Committee, that it was impossible to 
obtain reports from the members to whom were assigned the 
subjects, ** Standard Overhead Construction for High Speed 
City and Suburban Service, including Trolley Wheels,” and 
" Саг Bodies for City and Suburban Service, including 
Ventilation," and we hope that the next Committee will be 
composed wholly of men as energetic and cautious as Messrs. 
Heft, Beggs, Newman, Cormette and Laffin. 


Lamp Contract,—We are informed that Messrs. H. 
Binko & Co. have received renewal of their contracts for electric 
supplies with the New Zealand Royal Mail Steamship Co., White 
Star Line, and another leading mail steamship company. 


GAS ENGINES FOR CENTRAL STATIONS. 


SEEING that in this country, and on the Continent on a 


more extensive scale, gas engines of large power are being 


rapidly adopted for driving electric generators, both direct 
current and alternating, though certain central stations 
which had primarily been run with gas engines have reverted 
to steam-power, it is evident that there must be some suffi- 
cient explanation why gas engine installations have in some 
cases failed to fulfil the station requirements, King’s Lynn 
and Leyton may be quoted as recent instances, The appli- 
cation of power gas to central station work must be very 
problematical to electrical engineers, who are interested in the 
question of cheaper power but unfamiliar with the special 
conditions necessary to the successful application of this 
agent, 

In regard to the capability of the gas engine per se to 
fulfil the requirements, Mr. C. H. Williams, in a paper read 
before the National Electric Light Association at Cincinnati, 
U.S.A., points out that the efficiency of the gas engine has 
already been carried far beyond that of the steam engine, 
and the margin of possible improvement is considerably 
greater, With prevailing steam pressures, the theoretical 
efficiency of a steam engine is not, equal to the actual work- 
ing efficiency already obtained with gas engines, 

If we assume a boiler pressure of 150 lbs. absolute and an 
exhaust pressure of 3 lbs. absolute, a steam engine of perfect 
theoretical efficiency would give us but 26°5 per cent. of the 
thermal energy which is transformed into mechanical work, 
while 28 per cent. has already been obtained with the gas 
engine. 

It is a fact that the possible efficiency that may be 
obtained under ideal conditions with a gas engine equals and 
surpasses the possible efficiency of the steam engine operat- 
ing with prevailing pressures by some 180 per cent., and even 
at the present time, when we are just beginning to look into 
the possibilities of the gas engine field, we are obtaining 
efficiencies with our relatively crude apparatus which are far 
better than the best that the steam plant would be able to 
produce under ideal theoretical conditions, even after the 
years of careful study and almost endless experimental work 
which have been devoted to it. With these facts in view, 
we cannot but admit that the subject is one of the greatest 
interest and importance. 

Continuous running for long periods may be instanced by 
quoting from the paper on Power Gas and Large Gas 
Engines for Central Stations," read by Mr. H. A. Humphrey 
before the Institution of Mechanical Engineers in December, 
1900 :—“ Continuous runs without stoppage have been made 
during the years 1898 and 1899 of from 25 days to 138 days.“ 
At Leyton, gas engines with dynamos were installed at the rate 
of two а year until eight units were in use, which may be 
taken as proof that from the generator-driving point of view 
the engines must have been satisfactory. 

In regard to driving alternators in parallel, this point has 
also been satisfactorily disposed of, by so arranging the 
number of, and power of, the impulses in conjunction with a 
well proportioned fly-wheel effect, that the cyclic regularity 
can be brought up to that required by the alternator. 

However, it must not be overlooked that the gas engine 
has certain peculiarities which have to be provided for, and 
one of the most important of these is premature ignition. 
The effect of premature ignition is to considerably increase the 
maximum pressure in the cylinder, and to increase the cyclic 
irregularity as well by increased maximum pressure as by the 
higher compression in the previous stroke. | 

Firing in theexhaust, which occasionally happens, causes a 
very loud report, sufficient to be considered a nuisance in a 
populous neighbourhood. The noise of the exhaust from gas 
engines of considerable proportions must be effectually muffled, 
as otherwise it is а serious source of annoyance. This can be 
done with greater certainty than the absolute prevention of 
firing in the exhaust with such gas as natural gas, coal gas 


or producer gas, having a sensible proportion of hydrogen, or 


hydro-carbon gases. 
Vibration has been a source of trouble, but this has probably 
been due to the foundation having been too light in proportion 


to the power of the engine, and to inadequate balancing «f 


the reciprocating parte. 
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No doubt a very serious mistake has been the adoption of 
comparatively small sizes of gas engines and producer plant 
in the first instance, involving a proportionately very large 
floor space compared with steam practice: this may not 
appear to be a matter of great importance in the original plant, 
but as soon as extension is considered. it becomes an obstacle. 
To refer again to the Leyton gas installation, by the time 
the eight 50-H. P. engines and gas plant had been installed, 
the space occupied by this system, when the question of 
extension arose, was a considerable objection, as steam 
engines of very much higher power, direct coupled to dynamos, 
would occupy a much less space, and would be much more 
in line with the station engineer's experience. 

Mr. C. H. Williams goes very fully into a comparison 
between steam power and gas power, showing that in stations 
helow 1,000 H.P. producers and storage capacity will cost 
more than would an equivalent boiler plant, and we feel 
confident that most of the gas installations which have been 
converted to the steam system have been so dealt with 
mainly as the result of the adoption of such small units of 
producers and engines as to cause the increased interest, 
rent charges, &c., to counter-balance the reduction in 
fuel cost. 

The adoption of the gas engine involves the question of the 
most serviceable and economical quality of gas to be employed. 
Coal gas and water gas, besides being expensive, are found 
to give results which are not as satisfactory as can be obtained 
from gas of lower thermal value, Coal gas taken from the 
local gasworks has the advantage of being constant in its 
chemical composition and thermal value, but the price 
demanded is, owing to the costly apparatus employed to 
render it suitable for domestic purposes, higher than is 
desirable when the gas bas to be applied for power 
purposes in gas engine cylinders. Further, it is found 
that carbonic oxide, or carbon monoxide gas, will give 
even Letter results in gas engines than hydrogen and hydro- 
carbon gases, so that when a station of any considerable 
size is under consideration, coal gas from the local gas works 
goes out, of consideration. 

Mr. J. E. Dowson“ considers that gas specially made for 
gas engine purposes should have a calorific value of at least 
1,200 calories per cub. metre (134°7 B. Th. U. per cub. ft.), 
and that the content of hydrogen should be 15 per cent. to 
ensure fairly prompt ignition. But experience with gaseous 
mixtures, such as blast furnace gas, has proved that the 
above proportion of hydrogen is not necessary, if specially 
arranged tube ignition is employed. The presence of 
hydrogen in proportions above 5 or 6 per cent. has 
a tendency to give such a prompt ignition as to give 
a high initial pressure at a point of the crank angle where it 
does not give the best turning effect, while a mixture con- 
taining about 30 per cent. of carbonic oxide, with 2 per cent. 
of hydrogen, gives a slower combustion and a better 
turning effect, upon the crank, besides freedom from pre- 
ignition. 

The demand for gas engines of large power is evidence 
that confidence in them is rapidly increasing, and given a 
sufficiently large installation, with or without by-product 
recovery plant, and producers or blast furnaces capable of 
giving a constant supply of gas varying but little in 
chemical composition, if the points discussed above have 
received due attention, there will be no possibility of its 
being replaced by ita older rival, steam. 

As bearing out many of the points indicated as the reason 
why producer gas has not given the satisfactory results 
expected, we have the testimony of Mr. John Pilling,t King’s 
Lynn Electricity Works, who points out that the producer 
plant at King’s Lynn required anthracite for fuel, costing 
24s. 6d. per ton, and says that the comparative cost of 
anthracite and suitable steam coal at any particular locality 
where the power is required will determine whether the fuel 
costs would be lower if the power were produced by Dowson 
ras plant or by steam plant. He goes on to say that, 
generally, if the price of anthracite peas in any district were 
over £1 per ton, and steam coal could be secured at about 
128., it would be more economical to generate by steam. 


* Journal of the Iron and Steel Institute, No. 11, 1901. 

+ Paper read before the Association of Municipal and County 
Engineers at King's Lynn by J. Pilling, M.LE.E., borough elec- 
trical engineer. 


———— .— — — E.ͤ— —— 
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Mr. Pilling gives the generating costs at King’s Lynn as 
follows :— 
Gas—YEAR ENDING 1901. 


P 
£ в. d Ms pum 

Coal* 808 ex m . . 1,004 15 3 .. 98 
Oil, waste, water, aud stores - 119 9 9 . 12 
Wages 2 vs "T 636 10 11. %0 
Repairs of works and plant (233 5 0... 26 

£1,994 0 11 196 

STrTEAM— YEAR ENDING 1902. 

Coal® к? T -— . 470311 0 .. 59 
Oil waste, water, and stores. 113 01... ‘99 
Wages Е m es ... 021 6 5. 44 
Repairs of works and plant .. 17019 5. 14 


£1,508 16 11 ... 12 


н 1 cost of coal in 1901 was increased by £100, owing to the enhanoed prices 
uling. 

The costs at Leyton for the last year, as recently pub- 
lished, during part of which time producer gas and gas 
engines were employed, were :— | 
Penoe per unit. 


Coal i Ves i uk — "S .. 679 
Oil, waste, water, and stores ... р is .. 055 
Wages ... ө D n us iu *. 296 
Repairs of works and plant ds Ha ..  '926 

1:356 


— — 


Mr. Pilling states his belief that there is a great future for 
gas driving in electric generating stations, but points out 
some of the qualifying considerations. He says that before 
much headway can be made in this direction, the gas must 
be produced from ordinary bituminous slack coal; the 
engines must be of large size; they must be direct -ooupled 
to the generators, and must not be governed on the bit-and- 
miss principle, but rather by varying the quality of the 
charge at each admission. 

All these points are fully realised by the best makers of 
large power gas engines, and none of them will be neglected 
by those firms who have had the opportunity of proving by 
experiment the serious obstacle that each of them offers to 
the satisfactory substitution of gas engines for steam engines. 


a E 
\ 


SUPPLIER AND CONSUMER. 
[FROM OUR LEGAL CORRESPONDENT. | 


From the many queries which have recently been addressed 
to the editors of the ELECTRICAL REVIEW, it seems that the 
legal relations of supply authority and consumer are by no 
means free from difficulty. 

It is true that а statement of the special responsibilities of 
each supply authority may be found in some provisional 
order or special Act; it is also true that the public Electric 
Lighting Acts are supposed to contain an exact statement of 
the law. Experience has shown, however, that provisional 
orders and Acts of Parliament are not always easily under- 
stood by lawyers. What wonder, therefore, that the Electric 
Lighting Acts shouid prove difficult to the consumer of 
electricity ! 

There is a further reason why the consumer often searches 
in vain through the Electric Lighting Acte. We refer to the 
fact that they are, for the most part, founded upon, if not 
exactly similar to, the enactments which regulate the supply 
of gas. Many general clauses which were framed to meet the 
needs of gas supply, and have been considered sufficient, 
have been inserted in the Electric Lighting Acte, to meet 
the requirements of electricity. In the result, existing 
electrical legislation is wholly inadequate to answer the 
numerous questions which frequently arise owing to the 


` vagaries of electricity as an article of commerce. 


In these circumstances, a few observations upon the law 
of supply undertaker and consumer, founded upon some of 
the queries recently addressed to us, may be found useful. 

In the first place, there seems to be some doubt as to 
whether it is lawful for a company or private person to supply 


em 
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electricity for gain, except under the auspices of a pro- 
visional order or special Act. A glance at the Electric 
Lighting Acts is sufficient to show that they are enabling 
only; tbat they confer special privileges upon those 
undertakers who supply electricity under a provisional 
order: but that they do not place any restriction upon the 
manufacture and supply of electricity. It remains to consider 
some of the disabilities under which the supply of electricity 
is carried on by those who do not obtain a provisional order. 
In the first place, they are to some extent under the control 
of the Board of Trade with regard to the use of. overhead 
wires. Thus the Board of Trade may require that every 
overhead wire shall be continued and used only in accord- 
ance with such conditions and subject to such regulations 
for the protection of the public safety and of the electric 
lines and work8 of the Postmaster-General, and of other 
electric lines and works lawfully placed in any position and 
used for telegraphic communication, as the Board of Trade 
may prescribe. It is presumed, however, that, the Board of 
Trade regulations are not of such a nature as to seriously 
interfere with the economical use of overhead wires. 

More difficult, perhaps, are the relations of the unauthoriscd 
supply company with the local authority, inasmuch as the 
requirements of an undertaking of any magnitude necessitate 
that some highway or street shall be crossed by the com- 


pany's mains. 


Broadly speaking, the right to suspend wires above, or 
break up the surface of, the highway cannot be obtained with- 
out the consent or license of the highway authority. Further, 
within the confines of the administrative County of London, 
no overhead wires can be suspended in any place without the 
consent of the local authority. Seeing that the local 
authorities usually have the control of every highway ard 
street in their district, and that they are often applicants 
for power to supply electricity themselves, it is often a 
matter of some difficulty for a private supply company to 
obtain the necessary license to cross a public thoroughfare. 
The case of the Finchley Electric Lighting Co., which came 


‘before the Courts in 1901, afforded evidence of the fact 


that the Finchley Urban District Council was quite prepared 
to use its powers as highway authority, to prevent a 
private company supplying electricity in the district, and this 
although the Council had not yet put its own provisional 
order into force. | 

With the above and one or two other ur. important excep- 
tions, the liabilities of the supply company are very similar 
to those of statutory undertakers. 

With regard to the relationship of an ordinary supply 


‘authority to its consumers, one of the most vexed questions 


appears to turn upon the price which the former is en- 
titled to charge for energy. There is usu.lly appended to 
each provisional order a schedule which gives the prices 
which the undertakers are empowered to dem and; but there is 
nothing requiring them to supply energy which is to be used 
for motors at any special or lower rates. Asa general rule, 
the maximum rate which the undertakers are entitled to ask is 
largely in excess of that which they can afford to demand of 
their customers. In consequence of this the rules framed by 
the undertakers to regulate their dealings with consumers are 
well within the four corners of their Acc or provisional order. 
Assuming, therefore, that they undertake to supply 
energy on special terms if it is to be used for motors, they 
are within their rights, for the provisional order draws no 
distinction between energy which is supplied for lighting and 
energy supplied for power. It thus appears that in offering 
to supply energy at specially low rates for motive purposes, a 
supply authority is conferring a boon upon consumers. 

In relation to the supply of electricity at such low rates, 
the question has arisen as to whether, assuming the rales 
form the basis of a contract between supplier and consumer, 
it is competent for a consumer to demand a supply for a 
motor-generator at the rates in force for an ordinary motor. 
It is assumed, for the purpose of discussing this question, 
that the rule forms part of a contract ; 
could not bind the supplier. 

In effect, of course, to run а motor-generator und use it for 
lighting purposes, is to evade payment of a higher price per 
unit. It thus appears that the use of energy for a motor- 
generator ів, in one sense, a colourable evasion of a oon- 


sumer’s obligations to the undertakers, and this fact would 


otherwise, it. 


obviously be taken into consideration in placing an inter- 
pretation upon any rule which recognises the supply of 
electricity for motors at special rates. Further, if a case 
upon the point were to come before the Court for discussion, 
the judge might ask how it is possible for an undertaker to 
supply energy for motors at, cheaper rates ; the reason being, of 
course, that motors are usually worked during the day, when the 
engines at the power station are for the most part relieved of 
their lighting load. It is clear that the use of a motor- 
generator for lighting purposes might thus upset the supply 
authority's calculations. 

In the circumstances, we have always expressed the 
opinion that to use a motor-generator is a breach of a supply 
authority’s rules, and that a consumer whose supply is cut 
off, or who is charged at lighting rates on this account, has 
no genuine cause for compla nt. 


— —— +e ee м 


REVIEWS. 


The Generators of Electricity at the Paris Behibition, 1900. 
By C. F. Guinpert. Paris: C. Naud. 

This is a volume of some 750 pages, devoted to a detailed 
description of the direct and alternating current generators 
and converters exhibited at the Paris Exhibition of 1900. 
It also gives fairly complete accounts of the steam engines 
to which the majority of the generators were directly 
coupled. The work is very fully illustrated by means of 
line drawings and reproductions of photographs, and is 
well-arranged. Asis usual with French publications of this 
nature, a paper cover only is provided, aud this is & matter 
for regret in this case, as the work is well worthy of a better 
binding, and certainly needs it, on account of its size and 
character. 

It is hardly possible to criticise M. Guilbert's work with- 
out criticising the actual machines which it deals with, which 
would be out of place in this review. But great praise is 
undoubtedly due to him for the exceedingly thorough way 
in which the subject has been treated, and for the pains tbat 
have evidently been taken to secure accuracy with regard to 
the constructional data and test figures put forward. The 
method adopted by the author in dealing with the large 
number and variety of machines in question, has been, firstly, 
to classify them, then to treat each machine, or greup, 
separately ; and, finally, to assemble the whole of the data 
relative to the construction and performance (of tbe gene- 
rators) in tabular form, corresponding to the different 
classes. 

The different headings in these tables (and the titles of the 
drawings, &c.) are printed in French, German, and English ; 
all dimensions are in millimetres, and other quantities are in 
the metric system. It should be mentioned here that the 
work is divided into three distinct parts, dealing respectively 
with alternators, converters, and dynamos, each part being 
prefaced by a review of the machinery exhibited as a whole, 
the tendency of modern practice with regard to different 
points of construction and arrangement being indicated, 
while variou: general considerations are discussed. 

It is unnecessary to say more with regard to the classifi- 
cation adopted for the various machines than that it meets 
all practical requirements ; the machines exhibited belonged 
to every modern type, there being many different varieties, 
and no very scientific classification is possible. The divi- 
sion of these machines into main classes, according to the 
arrangement of their field systems, and then into sub. 
classes, according to the design of their pole-pieces and 
armatures, is probably as good an arrangement as could be 
devised. 

The British visitor to the Exhibition itself left it with 
an unpleasant impression of the poor show made by his 
country, as far as engineering was concerned (not only with 
regard to the quantity, but more especially with regard to 
the quality of the exhibits), and: the reader of M. Guilbert’s 
work will undoubtedly be reminded of this; a critical 
examination of the British designs will regretfully convince 
him that they were by no means worthy of the country, 
which, when practice alone was the first consideration, led 
the wny in engineering work, There can be little doubt 
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but that one reason for the excessive amount of foreign com- 
petition that has prevailed over here during the last two 
years, in connection with electrical matters, is that the 
Exhibition revealed to the world the backwardness of this 
country in these matters. Few can doubt that this is but a 
transient state of affairs, but it is always a difficult matter 
to recover so much lost ground. 

The up-to-date designer will find mach food for thought, 
and much useful information, in the author’s work ; the 
. tables especially will be of value, as showing the effect, (upon 
the weights and performance) of different arrangements, and 
of electrical and magnetic constants (for instance, of armature 
reaction and leakage), which differ widely, even in machines 
ofthe same type. He will notice with interest the (practical) 


disappearance of the inductor type of alternator and the 


claims of the latest type—the asynchronous generator— while 
the efforts made in the direction of compounding alter- 
nators (not only with regard to the amount of 
the load, but also with regard to its phase difference) 
will certainly appeal to him. And, finally, especially note- 
worthy is the increasing use of high saturations in the 
magnetic circuits of all classes of machinery, and the attempt 
of every designer to reduce the magnetic leakage of standard 
machines (both in the field system and in the armature) to 
the smallest possible amounts. 

We have no hesitation in recommending M. Guilbert's 
valuable compilation to all those engineers (and students, 
also, for that matter) who are interested in the actual design 
and construction of dynamo-electric machinery. 


Alternating Current Machines, By S. SHELDON and H. 
Mason. New York: Van Nostrand. 


This is a well illustrated work of some 250 pages, dealing 
with alternating current problems and machinery, and is 
primarily intended as a text-book for use in technical 
schools; it is the companion volume to the same authors’ 
text-book on “ Direct Current Machines,” and is written in 
much the same style. | 

The first four chapters deal with the properties of alter- 
nating currents, including the laws of the alternating current 
circuit. The treatment of these matters, which is mostly of 
a non-mathematical character, is clear, and sufficiently de- 
tailed—some of the graphical constructions are excellent. 
It would have been an advantage, however, if the theory of 
the measurement of the energy and power in single and 
polyphase circuits had been given here, partly as a prepara- 
tion for certain of the experimental exercises given in the 
last part of the book, but also because this important matter 
is, a8 4 rule, inadequately dealt with by most writers, and 
there is in consequence a good deal of misconception on the 
subject. 

The next four chapters deal with single and polyphase 
alternators, motors, transformers, and converters, and with 
various practical matters connected witb their installation 
and operation. All these chapters (forming the main part of 
the book) are inadequate and disappointing ; the treatment 
is scrappy, and consists for the most part of what are really 
abstracts from the trade bulletins of the large American 
manufacturing companies, with definitions tacked on of the 
terms, &c., used therein. The question of armature windings 
of alternators is dismissed in two pages, while such important 
matters as armature reaction and leakage of alternators, 
parallel running, &c., are dealt with in short paragraphe. 
‘The few lines of explanation devoted to the principles of 
working of the induction motor are wholly insufficient, and 
even misleading, while the authors’ treatment of the ele- 
ments of transformer design is useless for practical purposes. 
We consider, in fact, that the sort of knowledge a student is 
likely to gain from a perusal of these chapters (which cover 
the most important questions in connection with the sub- 
ject) is likely to do him more harm than good, while the 
engineer wishing to become acquainted with the subject 
would hardly have patience to read the authors’ superficial 
treatment of the matters dealt with. 

Chapter 1X., dealing with power transmission, is some- 
what better, but is much too short; no examples of practical 
calculations are given for various transmission systems, and 
for this reason, as far as the student is concerned, a clear 
impression is not given of the subject. 


The last chapter (Chapter X.), considered trom the 
scholastic point of view, fs also good ; it clearly describes a 
number of experimental tests and exercises quite suited, for 
the most part, for students taking an elementary laboratory 
course in alternating current work ; it is, however, a waste 
of time for a student to carry ont such experiments as the 
measurement of power by means of the three-voltmeter or 
three-ammeter methods, which are nowadays of academical 
interest only, while, again, the measurement of the mutual 
inductance of transformer coils can hardly lead to any 
practical result. 

The plant and apparatus described in this book are wholly 
American, while a good many terms, more or less unfamiliar 
to students on this side, occur throughout the book; for 
instance, “* synchronous reactance,” the admittance” and 
* gusceptance " of an alternating current circuit, the number 
of * Maxwells,” &c. The aythors’ work may find a limited 
use in certain of our technica] educational institutions, but, 
on the whole, it certainly cannot be said to fulfil the objects 
for which it was written in a proper and adequate manner 


THE SMALL CONSUMER. 


[COMMUNICATED, ] 


— 


IN view of the present strenuous competition of gas and oil, 
the small consumer becomes a factor in the economy of an 
electric lighting undertaking that those in authority cannot 
afford to neglect. It is only within the last few years that 
this fact has become to any extent appreciated, and although 
various concessions have been generally made to enable the 
man of &mall means to enjoy the advantages of electric light 
in his place of business or home, the progress in this direction 
can scarcely be deemed satisfactory. No doubt the primary 
trouble lies in the initial cost of wiring and fittings, 
and in view of all that has recently been written upon 
this matter, further reference to it here is unnecessary. 
Many scbemes have been proposed to get round this difficulty, 
and it now only remains to be seen if the men who devote 
their time to the study of the problem of cheap and effective 
wiring will be able to show us satisfactory results from the 
practici] working of their schemes. What concerns the 
central station engineer in the present state of things is, 
how, with the initial trouble of a comparatively heavy outlay 
of capital on the part of the consumer, he can popularise his 
wares and forward Sir William Preece’s Utopian idea of 
making electricity the ** poor man’s light.” 

Free wiring is undoubtedly in a measure a solution of 
the difficulty, but its possible good effects are often marred 
by the desire of the supply authority to obtain a greater 
return upon its capital outlay on wiring than the consumer 
is willing to pay. To start with, all free wiring schemes 
should be on the hire purchase system ; not on the perpetual 
rent system, unless that rent can be made very much lower 
than is usual at present. | 

Nothing is so apt to discourage a prospective consumer as 
to be told that he will always (until he buys his wiring out- 
right) have to pay, say, 1d. or 14d. per unit more for his 
current than his next door neighbour, who has possibly 
wired his premises himself. In the majority of cases, when 
considering the matter he will work out what that extra 
charge means in time. He will, no doubt, be told how many 
units he will probably consume in a year, and he is certain 
to have some idea of what wiring would cost. It is then 
only a question of putting two and two together and finding 
out approximately what profit the supply authority proposes 
to make on his wiring. Cases akin to this have occurred 1n 


‚ the writer's experience, and the result has generally been 


that free wiring negotiations have fallen through. The 
system of charging a rental on each 8-c.P. lamp installed, 
although obviously fairer than the above, often suffers frou 
the same objection ; the rental in many cases is prepos- 
terously high, and tends more to throttle the scheme than 
to forward it. 
It is, of course, only fair that there should be a certain 
amount of return on the capital outlay, but considering that 
the amount expended in free wiring is in most cases 80 
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extremely insignificant in proportion to the total outlay on 
an electric lighting undertaking, surely this return should be 
reduced as low as possible with the view of popularising the 
supply and introducing it into quarters where mains may 
bave had to be laid, and yet where they will never be repro- 
ductive without free wiring. : 

While the small consumer is often a very paying one 
from the point of view of long-hour use of his lighta, he is 
frequently unpopular with the central station engineer, owing 
to the fact that his total service costs will amount to very 
nearly as much as those of an installation of 20 times the 
number of lights. Services to even the smallest consumer 
cannot, as a rule, be put in for much less than £5, includ- 
ing fittings and instruments, and until this state of affairs is 
remedied and the cost approximated more to that of a gas 
service, he cannot be as remunerative as we could wigh. 
With the present systems of mains, practically no further 
economy can be effected in the actual laying and jointing of 
the service cable. If the costs are to be reduced it can only 
be done by aid of cheaper meters and fittings. 

It is an astonishing fact that many engineers of direct 
current stations are still installing more or less inaccurate 
and wasteful motor-meters of 3 to 5-ampere capacity, costing 
anything from 50s. upwards, when a 1-ampere meter of the 
electrolytic type, costing 258. to 308, would be just as 
effectual, have a longer life, and undoubtedly be more 
accurate. 

One hears that they are “ messy,” or “contain dangerous 
chemicals,” or ** cause too much of a drop," but when gone 
into practically, these objections will disappear, or, at any 
rate, become considerably less. For instance, there ia 
nothing ** messy " in the operation of refilling а Bastian 
meter, as now performed ; the chemicals only consist of 
a very weak solution of sulphuric acid that is quite innocuous, 
and the “voltage drop” is practically negligible in these 
days of high voltages. Compare a voltage drop of 2} volts, 
which only goes on while current is flowing through the 
meter, with the constant 24-hours’ loss that is incurred in 
the shunt of an ordinary wattmeter. Few people have any 
idea of how much this latter amounts to in a year. 

More or less, the same may be urged in favour of the 
Reason or Schattner meters; for small powers, they are 
infinitely superior to any motor-meter in prime cost and 
permanent accuracy. s | 

This question of cheap meters affects a matter of very great 
importance, viz., meter rents. If there is anything the small 
consumer objects to, it is to have to pay 2s. or 2s. 6d. per 
quarter for his meter. It is no good explaining to him that 
electricity meters and services cost much more than their 
equivalent in gas supply,as that does not directly interest 
him. His point is that he has only paid, say, 6d. a quarter 
for having his gas metered, and he does not see why he 
should pay 2s. 6d. for his electricity. This is a point that 
might apparently be reconsidered by many supply companies 
and local authorities. 

Without going so far as to totally abolish meter rents, 
and so create a falling off in receipts that many undertakings 
could ill afford, is it not possible to get somewhere nearer the 
gas standard, and reduce meter rents to an average of, say, 
1s. Gd.at the most ? In the case of meters costing £10 or more, 
there is some justice in the existing high rates charged in 
many districts ; but surely if a meter only costs one-fifth of 
this, 28. or 28. 6d. per quarter is an overcharge, and one of 
which the consumer is perfectly well aware, the local gas 
company having generally acted as mentor in such cases. 
There can be no doubt that these comparatively high 
meter rents deter many small householders from installing 
electric light, owing to the fact that this item would often 
make up a considerable percentage of the quarter’s 
account. If meters were rented in proportion to 
their size, as is, unfortunately, not the general practiee, 
a fruitful source of dissatisfaction would be  elimi- 
nated, as it is only human nature to object to being charged 
proportionately more for the same article than one’s neigh- 
bour. 

. An important factor in securing the small householder as 
а consumer is the slot meter. The gas companies recog- 


nised this long ago, with results that are well known. Many 


electricity slot meters have been devised, and certainly 
thousands are now in use, but for reasons, probably, of 
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unreliability, they have never come to tbe fore ав much ав 
might be desired. This is a matter to be greatly regretted. ав 
а tborongbly trustworthy slot meter, in conjunction with free 
wiring, seems to be at present the beat bait wherewith to catch 
the small fry. The average small shopkeeper, for instance, does 
a strictly cash trade, and consequently, through lack of 
capital or reserve, prefers to pay as he goes, thus keeping a 
constant eye upon his expenditure and avoiding, at the end 
of the quarter, the necessity of footing a bill, which may, 
for the time being, somewhat cripple his immediate resources. 
As the gas companies have found, there is quite a large class 
who, if they cannot pay for their illuminant on the ready-money 
principle, prefer to use oil, even though it is expensive 
and troublesome. This points out the absolute necessity of 
slot meters in truly popularising the electric light. In 
almost everything it pays to “ play to the gallery," and if 
electric light is going to compete on a level footing with gas, 
the needs ard wishes of even the smallest householders must 
be considered. Apropos of this and slot meters, what is 
wanted at the present time is a meter with a separate coin 
receptacle or actuating device, which can be fixed, say, in a 
shop or hall, the meter itself remaining in a cellar, or the 
usual ungetatable place. ‚ 

Many people have an objection to slot meters because 
they often entail a somewhat risky journey in the dark, and 
a great deal of fumbling about to find the slot. It may 
be urged that as the main leads would have to be brought 
up to the attachment, the meter itself might as well be put 
in an accessible place; but 1t must be remembered that 
while no meters are particularly artistic, and most people 
would object to their presence in a sitting room or hall, a 
small and suitably designed coin receptacle would not suffer 
from the same defect. 


TUNBRIDGE WELLS TELEPHONES. 


THE Postmaster-General has given a decision on the Tun- 
bridge Wells case which accords with the anticipations 
expressed in our issue of November 28th. Replying to a 
question from Mr. Boscawen, a member for the district, Mr. 
Austen Chamberlain stated in the House of Commons on the 
11th inst., that, after carefully considering the important 
question of principle involved in the application of the 
Corporation for the transfer of the undertaking, he could 
only give his consent to the sale on certain conditions which 
are necessary for the maintenance of the policy approved by 
Parliament in the Telegraph Act, 1899. 

The conditions of the Act which were to be exercised 
to appease Parliament were: (1) a limitation of rates; 
(2) no preferential charges or conditions, and no com- 
pulsory wayleave facilities to be claimed as a condi- 
tion of service, except for the connection of a sub- 
scriber's own premises; (3) all plant to be approved 
by Postmaster-General; (4) subscribers in other areas 
to Post Office exchanges, and of their other licensees, 
besides the National Telephone Co., to have free inter- 
communication over trunk wires, without the imposition of 
terminal fees to the Corporation system, and subscribers to 
a Post Office system in the same area to have the right of 
intercommunication on terms to be settled by arbitration, 
if necessary. 

The company were informed of these conditions, together 
with the further important one, that the duration of the 
existing licenses in the area must be curtailed, so as to 
expire in 1911. The Corporation license provided on its 
expiry for the purchase of useful plant by the Post Office 
on “ Tramway Terms." This provision it was proposed to 
extend to the whole of the National plant within the area. 
The National Co. accepted the terms, notwithstanding that 
they will incur, under the agreement, considerable pecuniary 
obligations, extending beyond 1911. 

The Postmaster-General considers that the decision arrived 
at * secures all the advantages contemplated by Parliament 
in sanctioning municipal competition as affecting both exist- 
ing and future subscribers, and the development of the 
general telephone system.“ 
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The Tunbridge Wells Corporation are to be congratulated 
on getting out of their difficulty so advantageously, and it 
is to be hoped that other Corporations will not be encouraged 
by this result to lightly embark on similar enterprises. 


l———Á——— 


OUR LEGAL QUERY COLUMN. 


[Questions addressed to the Editors for insertion in this column should 
be written on one side of the paper. Free use of fictitious names, fc. 
may be made. Answers are furnished by a duly qualified lawyer, 
but the Editors cannot undertake to be responsible for the accuracy of 
the views which he may express. ] 


“Dynamo” writes:—'" I note your reply to “Electric” in last 
week's Review. I am myself about to put down a plant under 
similar conditions, but do not wish to cross any thoroughfare. If, 
as you вау, "Electric" is at liberty to supply to customers in the 
town without obtaining a provisional order, what is the necessity in 
any case for obtaining one? Also, are there any Board of Trade 
restrictions to comply with ? 

„If “Dynamo” will read an article entitled Supplier and 
Consumer,” which is published elsewhere in this issue, he will pro- 
bably find a sufficient answer to his question. There is no actual 
necessity to obtain in any case a provisional order; but there is a 
virtual necessity if the promoters are desirous of obtaining Parlia- 
mentary power to disturb streets, erect overhead wires and enforce 
penalties upon consumers who decline to observe the statutory 
rules. 


METROPOLITAN ELECTRIC SUPPLY CO.S 
ARBITRATION. 


— 


A FURTHER sitting of the tribunal appointed to arbitrate as to the 
purchase price to be paid by the Marylebone Borough Council for a 
portion of tbe undertaking of the Metropolitan Electric Supply Co. 
was held on Friday of last week at the Law Courts. The arbitrator 
is Mr. C. A. Russell, K.C., with whom are sitting as assessors, Mr. 
Robt. Vigers and Mr. W. C. Ryde. 

After a short re-examination of Mr. Arthur Wright, Mr. Fletcher 
Moulton, K.C., commenced to sum up the case on behalf of the 
Borough Council He said it was not until within two or three 
daysago that he was aware that the duty would have been cast 
upon him of replying for the Borough Council, as he anticipated 
having had the pleasure of bearing Sir Edward Clarke do it. As 
to their case, he felt that it was of great importance that tbe case 
should be put consecutively and logically before the tribunal, and 
that as far as possible the effect of the argument should he traced in 
the shape of figures What he was trying to assist the tribunal 
upon, was in assessing an amount. It was not a finding on the 
rights of the parties, but a finding on the amount of the payment 
that was to be made for the purchase of the undertaking. The task 
before them was a very novel one, and in many respects a very 
difficult one, the difficulty arising to no inconsiderable extent from 
the novelty. It was not only the first instance that he knew of 
of such a purchase, but the subject of the purchase was in many 
respects widely different from the other companies that had been 


purchased by an arbitration value. Before he went into details it | 


was necessary to lay the foundation for the valuation in general 
principles. The main outline of the question wasthe purchase of an 
electric lighting undertaking with tbe ordinary powers limited 
and conditioned by special arrangements. Both those facts 
would, if his case was right, profoundly affect the valuation. 
His learned friends had, by their questions, seemed to 
indicate that that was what they termed the purchase of a 
statutory company, as if that had any peculiar consequences on the 
valuation. He submitted that there was no such thing as a class of 
statutory companies having a special type of valuation. Certain 
companies might have, or even be obliged to have, statutory powers, 
but in valuing a company the question of their having statutory 
powers was not that which dominated the valuation—it was the 
question of the nature of the company created by those statutory 
powers. The distinction was between an electric lighting 
company and others, not between a statutory company and 
others. There was one point of a perfectly general character 
that he wished to premise, ard tbat was that this was clearly a 
question of purchase by agreement; it was a purchase, of course, 
der the powers of an Act, and the special terms of that Act were 
what would guide them absolutely throughout the whole of their 
deliberations. A purchase by agreement signified that they were 
to pay the company the value of what they were selling. It was a 
question between a willing buyer and a willing seller, and there 
was no question of compulsion in the matter at all; and it was in 
that purchase that they got the best definition of “value.” If there 
was an eager buyer and an unwilling seller they exaggerated the 
price, and with an eager seller and an unwilling buyer they got a 
reduced estimate of the price. He wished to direct the attention 
of the tribunal to the nature of an electric lighting company, 
because he thought tbat profoundiy influenced the valuation. An 
electric lighting company had most exceptional duties and most 


exceptional obligations. The fact that it had to deal with force 
and not matter, strangely enough influenced largely its financial 
position, because practically an electric lighting company was not 
only compelled to do all that the public required of it in the way 
of quantity of supply, but it was obliged to do that every moment 
without in any way being able to prepare for the demand. 
That peculiarity of electric lighting companies had the very greatest 
effect on the commercial value of such an undertaking. For it 
meant that step by step with the increase of possible demand there 
must be a continuous outlay on capital. They could not provide, 
as they could in water or gas, for a momentary increase of demand, 
and if their profits were to grow, if electric lighting was going to 
spread during the period of the concession, they had to contemplate 
serious additions to capital all the way through, so that wben a 
company or a person took the obligation of an electric lighting 
order, they knew that they were undertaking throughout their 
concession to continue to make large capital additions, which were 
invested in the form of plant, and of working plant—not in plant 
that lasted for ever, like the installations of the water companies, 
or which had a very, very long life, like the plant of gas com- 
panies, but working plant which was subject to the sbort life of 
machinery, and which was in all cases moving machinery driven 
by steam. That was a very serious obligation, and it became a 
more and more serious obligation when they coupled it with the 
fact that the concession was terminable. Water companies and 
gas companies in all cases had had perpetual concessions. The 
consequence was, that the capital that they put down they knew 
they would have the enjoyment of, but in the case of electric light- 
ing companies they had to put down plant of which they could only 
hope to have a year or two, or a few years’ use. That made a dis- 
tinction between the capital obligations of electric lighting com- 
panies and those of water companies and of gas companies, which 
was of the very greatest importance, and had the greatest influence 
on their commercial value. He quite agreed that there were other 
companies with terminable concessions—such as tramway com- 
panies, but in the case of a tramway company the main outlay was 
at the commencement. Electric lighting companies were bought 
up under the 1888 Act, and those terms of purchase were very dif- 
ferent from those relating to tramway undertakings. There were 
words in the Act which were comforting to the companies, but 
there were also words which were very much the reverse. In the 
first place, it was to be the "fair market value at the time of the 
purchase." It was not to be “asia going concern,” it was simply 
to be the “fair market value," subject to a consideration which he 
would deal with later on. Then they were to have due regard to 
the nature of tbe plant—that was to say, whetber it was obsolete or 
whether it was plant that was new and of good quality; to the 
nature and conditions of such building works, materials and plant, 
and to the state of repair, and then he came to something which 
was no doubt a concession to the companies—" to the circumstance 
that they are in such a position as to be ready for immediate work- 
ing.” He had no doubt that meant that they should consider that 
time would be taken in erecting those works, and that during that 
time there would be, of course, a certain amount of outlay 
which they were not getting a return upon until they could 
start the undertaking. Then came these words—“ and to the suit- 
ability of the same for the purposes of the undertaking,” so he took 
it that they were able to criticise when they were estimating the 
final purchase price on a statutory purchase, both the condition and 
the nature of the plant, buildings, &c., and whether or not they were 
suitable for the purpose of the undertaking, and at best they hadonly 
to give a fair market value when they had taken into consideration all 
those things. It was very important to notice that what they bad 
to consider was ita readiness for immediate working, and, of course, 
if the nature of the installation was such that it was not ready for 
immediate working, all claim to consideration under that head must 
necessarily go. | \ 

Mr. Ryde said he would like a little more explanation with 
regard to the question of a company being ready for immediate 
working. He would put some hypothetical figures to illustrate his 
meaning. Suppose a set of plant cost £100,000. He had a company 
that resolved to-day to put in that plant, which would take a year to 
putin; at the end of a year, assuming all the other conditions were 
complied with, it was suitable and iu good repair, and at the end of 
the year it would be ready to work, and do exactly what was wanted. 
At the end of six months the local authority gave him notice to 
purchase inter alia that plant. How should they address themselves 
to the question, How much was to be given to him at the end of 
12 months for the added value at the moment the company wanted 


to take it over? 


Mr. Moulton said he would deal with the point when he came to 
the figures. Continuing his address, he said that the terms of the 
clause he had read did not apply directly in this case, because the 
Borough Council was buying the company at its value, but in con- 
sidering its value they bad to consider that it was a company with a 
terminable life coupled with a solatium. There was no doubt that 
if the company could only be bonght up on terms of paying its value 
as a going concern, it would be enormously. more valuable; but it 
was а company whose concession terminated at the end of 21 years, 
and they bought it, therefore, without any allowance for goodwill or 
for any future profits. The consequence was, it was much less valuable. 
On the other hand, some solatium was given; set against that there 
was distinct direction that they were not to buy at the new valuation 
of plant, but to buy considering the nature and then conditions of 
the plant. Those were the terms on which its life would be put an 
end to. There was one other point he wanted particularly to insist 
on, and that was, that the status of electric lighting companies was 
distinctly worse than that of any statutable company that supplied 
the wants of the public, in one grave respect, and that was that the 
general statutes regulating their existence were passed at a time 


S „ A a 


oe on PF. ib 43 E2 


Tai 


PSRS 


Ud ощ 


mak F ҥк 11: 


— =з ив ы т wu SS бє we 22. 


eee A" T 


vol. 51. No. 1,308, Рковмвив 19, 1902] THE ELECTRICAL REVIEW. 


1028 


!!. DCN TT.... 


when the publio was exceedingly jealous of monopolies, and the legis- 
lation contemplated in the most practical way, the introduction of 
competition. As a matter of fact, there was competition now in 
many areas, so that it was a thing which was present to the minds of 
the public, and it must have a most extraordinary effect on the 
status of electric lighting companies. In the case of the Metropoli- 
tan Co., they would see that competition was staved off for two or 
three years, always by the assistance of local authority, and he did 
not think he was asking them to go too far when he suggested 
that the keeping off of competition would have been exceed- 
ingly risky and difficult, if the company had not come to 
terms with the local authority, by which they were to be bought 
up by them. He submitted, therefore, that the tribunal must have 
in their minds that important qualification of the security of the 
company’s concession—that it was liable to have direct competition 
introduced. Turning to the agreement of October lst, 1889, by 
which the Vestry consented to the granting and confirming of the 
company's order, the learned counsel went at some length into 
the contractual relations which governed the company in its dealings 
with the Borough Council, and said he should ask the tribunal to 
act upon the contract, as it embodied the conditions on which the 
company came into existence.—Adjourned. 


LIQUID FUEL. 


On Thursday, December 11th, Prof. V. Lewes delivered the first of 
two lectures on liquid fuel, which he is giving at the Petroleum 
Institute. He commenced by giving a brief résumé of fuels gene- 
rally, and pointed out that well dried wood, such as had been 20 
years acting as & beam in a cottage kitchen, would show 20 per cent. 
of water. He then referred to the carboniferous epoch of the 
world, when the atmosphere was richer in carbonic acid gas than it 
is to-day, and vegetation was more luxurious, so that plants which 
now grow but a few inches, were then 70 ft. high. On this point we 
migbt observe that probably warmth had its effect as well as super- 
abundant carbon dioxide. Probably by far the larger part of the 
carbon in the world is locked up in the huge masses of the chalk, 
and of the carboniferous limestones and other calcareous rocks. 
The proportion of pure carbon in dry chalk and limestone is 
12 per cent. Now the carboniferous limestone attains a thickness 
of 4,000 ft., which is the equivalent of a seam of coal 480 ft. thick. 
The chalk again, which has a thickness varying up to 1,200 ft., 
represents a coal seam 144 ft. thick. In the atmosphere itself there 
are some 580 thousand million tons of carbon, which about repre- 
sents man's fuel consumption in 1,000 years, so that, apart from 
fresh production of coal, it would be well into the thirtieth century 
before the atmosphere contained 8 parts in 10,000 of CO.. Prof. 


Lewes complained of the prohibitory flash point for liquid fuel, 


200° F. by Lloyds and 270° F. in the Naval service. Germany 
allowed as low as 150°. He thought that such high flash oils were 
far too viscid, and, of course, being 80 they require too much heat- 
ing up by steam coils before they will atomise freely. 

On the question of calorific value, the fact that in liquid fuel the 
carbon is liquid and the hydrogen is liquid, whereas in coal both 
are solid, was referred to as helping the caloritic power of liquid 
fuel, but no one knows what the latent heat of liquefaction 
amounts ito. This view of fuel action was put forward by Mr. 
W. H. Booth, in the ELECTRICAL Review of August 30th, 1901, 
wherein it was pointed out that in burning bituminous coal regard 
must be had to the effects of heat absorption in vaporising the solid 
hydro-carbons on the grate. It is usually accepted that the heat of 
vaporisation of carbon is the difference between the heat produced 
by the first and second oxidations of carbon to CO and CO, 
respectively. 

The method of calculating heat latency in this way has not, how- 
ever, the support of M. Berthelot, who hints that the latent heat of 


.carbon vapour is greater than the above amount by an amount 


which he terms e. But there is no information of any sort as to the 
latent heat of liquefaction of carbon or hydrogen. 

The calculation of calorific capacities by formula was criticised. 
Thus methane or CH,, calculated by the usual Favre and Silber- 
mann formula, comes out at 14,660. Yet, though a gas, it only gives 
13,384. This is because, when it is formed, an exothermic action 
takes place, and most of the hydro-carbons develop heat when 
formed and give out so much the less when burned—acetylene being 
a well-known exception, or endothermic. 

The lecturer seemed to approve of Wright's formula for calcu- 
lating calorific capacities, viz., ' 


8,080 C + 28,780 (H- 9) —600 Н.О, 


where H,O is the hygroscopic ratio. 

The practical evaporation effected by petroleum was given as 
16 lbs. against 9 by coal. The ratio 1°77, together with the saving 
in labour, the saving in storage, the economy of ''coaling ship," 
and the economy of cargo space, liquid fuel being carried in the 
ballast tanke, enabled liquid fuel to be used at 50s. per ton, as 
against coal at 25s, which was less than coal cost in very many of 
the world's ports. A further advantage with ships of war was their 
greater radius of action. Referring to the formation of petroleum, 
the lecturer pointed out that it consisted chiefly of two series of 
hydro-carbons in varying proportions and of the formula C, Han +2, 
these being the hydrogen-satisfied compounds, and C, H,,, which 
still lack atoms of hydrogen, and are, therefore, more easily 
affected by other agents than the members of the first series. 


Considering how soft are even the solid hydro-carbons, may it not, 
we ‘venture to ask, be assumed that coal belongs to a series still 
further removed from the gaseous end of the series ?—For coal is a 
hard-enough solid, only split up by heat into solid carbon and 
gaseous and semi-viscous hydro-carbons. 


LEGAL. 


GILCHRIST v. HEREFORD LAVBY AND OTHERS. 
Electrical. Enqineer's Libel Case. 


Мв. Justice RipLEvY, sitting with a common jury in the King's 
Bench Division on Friday last, concluded the hearing of an action for 
libel brought by Gavin Knot Gilchrist, electrical engineer, Deansgate, 
Manchester, and Garden Street, St. Ann's, Lancashire, against 
Hereford Lavey & Chapman, carrying on businesa at 9, Victoria 
Street, London. The alleged libel of which plaintiff complained 
was contained in a telegram sent by Mr. Hereford Lavey to a Mrs. 
Kerr, a lady of considerable means, who was assisting plaintiff 
in business. The telegram was in these words:—'' Unless we receive 
& cheque for at least £100 per return, we shall be reluctantly com- 
pelled to file a bankruptcy petition against Gavin Gilchrist to- 
morrow.” Plaintiff's case was that about December last year Mr. 
Hereford Lavey persuaded him to enter into an arrangement, by 
which he was to act for the sale of certain electric lighting goods 
for the Electric Lighting Boards (British Manufacturing) Co., Ltd. 
By an agreement entered into, plaintiff was to purchase a quantity 
of goods amounting to £6,000 from Mr. Lavey, with the view of 
carrying on the agency. Some two or three months afterwards it 
turned out that Mr. Lavey had no authority to appoint Mr. Gilchrist 
his agent, and the result was that the agency was terminated. On 
learning that Mr. Gilchrist bad visited London with the object of 
instituting proceedings against him for breach of contract, and to 
recover money paid to defendants in respect of goods, Mr. Lavey, 
it was alleged, sent the telegram complained of to Mrs. Kerr, with 
the object of doing him harm in the eyes of his relatives. Defen- 
dante did not admit publication of the libel, and contended that 
the words used in the telegram were incapable of the meaning 
alleged by plaintiff. It was further pleaded for the defence that if 
the publication was made, it was privileged. 

Mr. Lusk, K.C., and Mr. Neilson appeared for the plaintiff, and 
Mr. Simons for the defendants. | 

PLAINTIFF, in his evidence, denied that there was any justifica- 
tion for the statement in the telegram. 

After hearing defendants' evidence, 
^ The jury returned a verdict for plaintiff for £75 damages. 

Judgment was entered accordingly. 


WESTMINSTER ELECTRIC SUPPLY CORPORATION, LTD, v. THE 
IMPROVED Woop PAvEMENT Co., ITD. . 


IN the King's Bench Division of the High Court of Justice on 
Thursday, December 11th, before Mr. Justice Wright, sitting with- 
out a jury, the action of the Westminster Electric Supply Corpora- 
tion, Ltd., v. the Improved Wood Pavement Co., Ltd., came on for 
hearing. Plaintiff corporation in their statement of claim set forth 
that they were a company with Parliamentary powers for the supply 
of electric energy in the City of Westminster. Such energy was 
distributed to the plaintiffs’ customers by means, inter alia, of insu- 
lated copper mains laid beneath the roadway in the districts sup- 
plied by the plaintiffs. These mains were composed of a copper 
core, surrounded by alternate layers of jute and lead, the whole 
being enclosed in a lead casing to protect the mains from the action 
of water. About the beginning of October, 1900, the defendants 
were engaged in laying wood pavement on a portion of the road- 
way in Berkeley Square, under which the plaintiffs’ mains were 
laid. Through the wilful negligence and careless and improper con- 
duct of the defendants in laying the pavement, plaintiffs said they 
had suffered damage. They alleged that the defendants by their 
workmen, although warned by the plaintiffs’ agenta of the presenee 
of their mains, neglected to use reasonable and proper care, the 
result of which was that one of the plaintiffs’ mains was damaged by 
a pick or wedge being driven through the covering of it. The 
damage oomplained of was caused by the plaintiffs’ main becoming 
exposed to the moisture of the surrounding earth, and becoming 
rotten and losing its insulating qualities. The electric current in 
the main wae thus enabled to escape, and the lead covering and the 
jate insulation of the adjacent main was thereby destroyed and the 
main rendered useless, thus stopping the supply of the current to the 
plaintiffs’ customers. Plaintiffs, as a consequence, were put to the 
trouble and expense of replacing the main, and for this they claimed 
damages. The defendants denied the alleged carelessness and 
negligence, and also the alleged damage to the main. 

Mr. Horace Avory, K.C., and Mr. Kennedy, were counsel for the 
plaintiff company, and Mr. Spencer Bower for the defendante. 

Mr. AvoBY, in opening the case, briefly detailed the facts as 
given above, and said his case was that the damage was caused by 
the carelessness of the defendants’ workmen by driving wedges in 
order to break up the wood pavement. His clients, in consequence, 
had had to lay a considerable length of new cable, and had been 
put to great expense and trouble for which they claimed damages. 

A number of electrical engineers and inspectors of the plaintiff 
company were called, and gave evidence in support of their con- 
tention that the damage to the main was caused by the carelessness 
of the defendante’ workmen. 
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Mr. Bray, on Friday, said his contention was that the damage 
was not caused by the defendants’ men, and that if it was, it was 
not caused by negligence or carelessness. He also called electrital 
experts, engineers, inspectors, &c., who gave technical evidence in 
support of his case. | 

His Lorpsuip, in giving judgment, pointed out that there had 
been no cross-examination by plaintiffs’ counsel of the defendante’ 
witnesses as to the specific dates on which the damage was alleged 
to have been caused. It appeared to him, on the evidence 
generally, that there was no cause for action against the defendants. 
It was not to be wondered at, however, that the plaintiffs thought 
they had a case against the defendants because of the coincidence 
of the time when the work was done by the defendants, and the 
05 to the main. There must be judgment for the defendants 
with costs. 


\ 


Hawkes v. LEyToN URBAN District COUNCIL. 


In the Chancery Division of the High Court of Justice on Friday 
last, before Mr. Justice Buckley, Mr. H. Terrell, K.C., on behalf of 
the Leyton Urban District Council, moved that an order of April 
30th last year, made by his Lordship, whereby a writ of sequestra- 
tion was directed to issue against the Council, might be discharged, 
or, alternatively, tbat the operation of the order might be directed to 
be stayed until further order. He stated that in February, 1900, his 
Lordship gave judgment against the Council restraining them, their 
servants and agents, from causing a nuisance by employing gas 
engines in connection with their electric supply works at Leyton. 
That order had been stayed until December 17th of this year, on the 
defendant Council undertaking to make certain alterations, and to 
cea ze altogether to use their gas plant. This had been done. The 
gas engines bad not been worked since, and steam engines had now 
been erected of sufficient power to supply the whole of the 
requirementa. 

Mr. А’Вескетт TYRRELL, for the plaintiff, said he understood the 
gas plant had been entirely disconnected, and would never be used 
again. Under these circumstances he did not oppose tbe applica- 
tion, provided costs, as between solicitor and client, were paid by 
defendants. 

His Lorpsuip accordingly discharged the order, and directed 
defendants to pay the costa. 


FERBANTI v. Tur British THomson-Hovston Co., LTD. 


IN the Court of Appeal, composed of Lords Justices Vaughan- 
Williams, Stirling, and Cozens-Hardy on Monday, a considered 
judgment was delivered in this case on the appeal of the plaintiff, 
Mr. S. Z. de Ferranti, electrical engineer, from a decision of 
Mr. Justice Swinfen Eady in the Chancery Division, giving 
judgment for the defendants. 

Lord Justice SriRLING read the judgment of the Court. He said 
tbat the plaintiff in this case sued the defendants for infringement 
of letters patent granted to him in 1887 for improvements in elec- 
tricity meters. Previously to the year 1887 the plaintiff had 
invented an electrical meter in which the current to be measured 
was made to pass through a bath of mercury in a magnetic field, 80 
disposed that the mercury was put into a continuous rotary move- 
ment by the passing of current, the movement of the mercury 
being recorded by means of a float or disc with recording 
mechanism. That meter was designed for use with a continuous 
current, and with a solid magnet made of cast-iron ; the residual 
magnetism of the cast-iron assisted in causing rotation of the 
mercury, and so enabled the meter to start with only a small number 
of lamps in use. His Lordship then referred to what the plaintiff, 
in his patent of 1587, had done to adapt the meter for use with an 
alternating current. It was necessary to employ pole-pieces which 
did not retain residual maynetism, and laminated iron was 
substituted for solid cast-iron magnets. In order to effect 
the object previously attained by the residual magnetism, 
and so enable the meter to start and register correctly with a low 
load, the plaintiff, in 1887, achieved the result by employing an 
additional coil of an insulated conductor, which would act as an 
electro-magnet, and thus compensate for the loss of residual mag- 
netism arising from the abandonment of solid cast-iron magnets. 
This invention formed the subject of the plaintiff's letters patent 
of 1887. His Lordship having explained what the defendants had 
done, and of which the plaintiff complained as being an infringe- 
ment of bis patent, said that the whole point in the case turned on 
the construction and meaning of the words used by the plaintiff in 
his complete specification, viz., “ The current passed through these 
additional coils forms no part of the circuit the current through 
which i8 to be measured, but is a branch circuit direct from the 
main conductor from the dynamo to earth, or to the return con- 
ductor." This Court thought that the direction in these words as 
applied to meters of the kind invented by the plaintiff was intended 
to mean that the branch circuit should pass from the main conductor 
to earth, or to the return conductor, without passing through the 
mercury bath. It appeared to this Court that the plaintiff regarded 
this direction as essential to the working of his meter. There was 
nothing to show that it had ever occurred to him to consider 
whether the current tbrough the additional coil might be admitted 
into the bath under any conditions, and if so, what they 
were; there was certainly no suggestion of the kind to be 
found in the plaintiffs specification. If the statical friction 
between the mercury and the bath could be overcome by the 
use of a coil, the current through which did pass through the bath, 
and the meter could thereby be made to start and work accurately, 
it seemed to this Court that such user (not being colourable merely) 


' 


would not fall within the scope of the plaintiff's patent. The 

defendants did not use a meter in which the current to be measured 

was made to pass through a bath of mercury. But, notwithstand- 

ing this, defendants might be guilty of infringement, for plaintiff 

stated in his specification that the same improvement was 

applicable to all motor meters, that is, motor meters in which the 

movement is obtained from the current to be measured.” Even 

assuming that the defendants’ meter was a motor meter of the kind 

referred to, what was it that the defendants had done? In the 

defendants’ meter, the current to be measured passed through fixed 

coils, and acted on a branch or shunt current passing from the main 

to the return conductor through a rotating coil, whose revolutions 

were recorded. In this form of meter there was statical friction 

just as in the plaintiff's form ; and, to overcome it, the defendants 

used an additional coil, placed not in the current to be measured, 

but in the branch current just mentioned. It would be observed, 
however, that in this arrangement there arose a difficulty precisely 
analogous to that which was met when, in a meter of the kind invented 
by the plaintiff, the current through the additional coils was 
permitted to pass through the mercvry bath; for the current in the 
coils added to the defendants’ meter, acted upon the current passing 
through the rotating coil whose revolutions were recorded, and 
might produce motion in it, though no current might be passing to 
any lamps. In fact, it was stated by Mr. Dugald Clark that this 
arrangement of the defendants’ was electrically equivalent to the 
use in connection with a mercury meter of a current which did not 
enter the additional coils until after it had passed through the mer- 
cury bath. Nothing bad been done by tbe plaintiff's specification 
towards the removal of this difficulty ; but the defendants had found 
the way of getting over it. This appeared to consist in the delicate 
adjustment of the additional coil in such a way that the force 
exerted by it on the revolving coil was insufficient by iteelf to over- 
come the friction, but was sufficient to start the meter when combined 
with the force produced by a single lamp current. If the force 
exerted by the additional coil were more than sufficient to overcome 
the friction, then the result would be that the revolving coil would 
begin to rotate and the customer would be charged with current 
not used in the production of light. On the other hand, if the 
force exerted by the additional coil, together with that produced by 
the one-lamp current, were insufficient to start the meter, the 
customer would not be charged with the current he was 
using. The Court, in these circumstances, thought that 
Mr. Justice Swinfen Eady was right in deciding that the 
defendants had not infringed, and consequently tbe appeal 
failed, and would be dismissed with costs. The learned Judge had 
decided in favour of the defendants on a further ground, viz., that 
the plaintiff’s invention was limited to current meters as distin- 
guished from energy meters, and that the defendants’ meter be- 
longed to the latter clase. They were not satisfied that this ground 
of decision could be supported, for though defendants’ meter was 
an energy meter it was, in fact, used for measuring current, and 
could only be so used by reason of the pressure in the shunt current 
being kept practically constant. It was unneoessary, however, to 
express a decided opinion on tkis point. 

The appeal was accordingly dismissed, with costs. 


RIVER Puate ELECTRIC Ілант AND Traction Co., тр. 


On Tuesday, in the Chancery Division, Mr. Justice Byrne had again 
before him the petition of the River Plate Eiectric Light and 
Traction Co, Ltd., and its liquidator, for the Court's sanction to 
the scheme of arrangement between the company and ite unsecured 
creditors, by which the latter were to receive fully-paid shares in 
the new company. His Lordship last week made an order directing а 
meeting of the contributories to be held on Monday last. The order 
was drawn up, and it directed that notice of the meeting should be 
sent to each of the contributories; it also ordered separate meetings 
of the preference and ordinary shareholders to be held, and notice 
given to such sbareholders. Notice had been given to all save four, 
who were resident abroad, and with regard to those four the articles 
provided that they should not be entitled to notice of the meeting 


unless they left an address in the United Kingdom at which they ' 


could be served, and this they had not done. His Lordship 
sanctioned the scheme as proposed. 


CORRESPONDENCE. 


Runaway Cars. 


I like the appearance of cars with the Bellamy extended 
roof ; but the Bellamy latest addition, the new roof canopy, 
in my opinion, gives cars an ungainly, top-heavy, and 
unattractive appearance. 

I have read with interest the letters which have appeared 
in recent numbers of the Review, also your leader on the 
subject of brakes, and as manager of an electric tramway. | 
am anxious to avoid those ugly accidents caused by runaway 
cars, which have been too numerous just recently. The 
injurious effects of these accidents are far-reaching. The 
travelling public do not readily forget them, and in towns 
far away from those where the accidents happened the 
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occupants of cars, especially when ascending or descending 
steep grades, are quickly alarmed should the slightest 
irregularity in running manifest itself. 

I have no practical experience of the working on steep 
grades of cars of the Bellamy extended roof type, and it 
would, I think, be interesting to your readers to hear what 
practical managers say as to whether there ia greater risk of 
this type of car getting away on steep grades. Are cars 
of the Bellamy extended-roof type in use at Devonport, 
Chatham, Newcastle, and Huddersfield, where runaway car 
accidents have lately occurred ? ! 

In my opinion a top-heavy car is more easily lost control 
of than cars of the opposite kind. "There is, I believe, 
greater weight of iron in the roof of the Bellamy extended 
type than in those of the old style. They carry more outside 
passengers, «nd this additional weight is overhanging and 


erlending considerably beyond the wheels. Descending а. 


steep grade I think the effect of this would be, especially 
when fully loaded outside, to depress the front part of the 


car unduly, almost lifting the hind wheels from the rails, 


thus depriving these wheels of much of the necessary 
frictional power. The track brake, too, would, but in a less 
degree, lose some of its frictional power. Consequently much 
of the means of retarding the car is lost. 

A discussion on this subject should be interesting and 
instructive. 


Progressive Manager. 
December 15/h, 1902. 


Charging Cables. 


It is a striking fact that, in many large power schemes 
now put down, the cables are not provided with charging 
apparatus; such as charging transformers, with a water 
resistance across one winding, and the cable in series with 
the other. 

This method was used at Deptford and Willesden. Clothier 
says they are necessary in his Paper, “Construction of High 
Tension Switch Gear.” (Inst. E. E., February 18th, 1902.) 

Is it found to be an unnecessary precaution in many 
cases, or is some other and simpler method adopted ? 


Henry N. Northcote. 
Rugby, December 15th, 1902. 


The Indication of Earths in Trolley Standards. 


Under the above heading in your issue of the 28th ult., 
you have the following paragraphs :— 

It is, therefore, with apprehension that we observe 
certain devices being put on the market, which, in operation, 
first of all put a dead short on the line and then cripple the 
particular car on which the fault has occurred." 

“ At present we know two of these devices. One consists 
of a fuse which holds a switch-blade in an ‘ off’ position 
till the fuse is melted by the passage of current between the 
trolley standard and earth. When this happens, the switch 
is pulled by a spring into contacts, which are joined 
respectively to the trolley standard and earth. At the same 
time. a bell starts ringing." 

The device here referred to will be recognised as the 
E. P. D. Earth Indicator,” of which we are the patentees 
and sole makers. As your expressed “apprehension” is 
likely to do us considerable injury by creating an erroneous 
impression, we rely on your well-known fairness, in asking 
for a little space to correct the error. 

It is true that our apparatus effectually earths the trolley 
Standard and thus gives complete protection to the 
passengers, at the same time indicating the fault. But it is 
only in rare cases that it cripples the car, and this rare 
occurrence only applies to one form of the device, and only 
when there is а dead short between standard and cable. In 


both forms tl:e ‘indicator acts lorg before the insulation has 


so far broken down as to prevent the running of the car, 
which may be taken to the depot, or even finish the day's 
work, with perfect safety to the passengers, notwithstanding 
the fault, This occurs in actual practice with cars fitted 
with our earth indicators. 

If, however, an engineer or manager has an insuperable 
objection to a car being “crippled” even when there is a 


* dead earth," he can adopt the form of the apparatus in 
which the earthing switch can be re-opened by the driver or 
conductor. In this case, when a “short” is indicated, the 
trolley must be separated from the wire, and the passengers 
cleared from the top of the car, before re-opening the 
switch. The trolley may then be placed again in position, 
and the саг run to the depot. — 

Lamp indicators have two defects. "They do not indicate 
until there is all but a “dead earth," and they offer no pro- 
tection to the passengers. Further, they do not fulfil the 
requirements of the Board of Trade, referred to at the outset 
of your article. 

With regard to the second (magnetic) device mentioned 
in your article, it should be noted that this form comes 
within one of our patents. 


Edmondson & Purdom, Ltd., 
WALTER A. PURDOM, 
‘Managing Director and Secretary. 


Bradford, December 12th, 1902. 


Reflections of an Electrical Engineer. 


I style myself an electrical engineer, and as such I now 
analyse my feelings. І am not yet 25—I feel 50. I look 
back to the time when I was a bachelor, and to the time 
when the war rage was at its height—how I enlisted, the 
way in which I scrubbed out barrack rooms and stables, the 
perfect shine I obtained on the coat of my horse, and the 
way I sweated! Then I was boxed up for three weeks on a 
transport with men and horses packed like sardines. I revel 
in the thought of how I lived on two biscuite a day, and how 
good they were; how day after day I have tramped over the 
veldt with the smell of dead horses and oxen in my nostrils, 
how my pet horse became old and feeble with work, and how 
I became possessed of another. I look back to the time 
when I fought in well-known battles—battles in which the 
veldt fire piayed havoc with wounded men. remember the 
times when, on a long march, I have wished myself back in 
the dirty, smoky town, learning to manufacture dynamos 
and motors. Such thoughts were sometimes dispelled by the 
shriek of a shell growing louder and louder, till it would pass 
and burst harmlessly in the distance, and then the thoughts 
of smoky towns would disappear, and dynamos and motors 
would be forgotten, and I would lie down and spend half an 
hour blazing away at a foe who had been doing their best to 
relieve this world of ап electrical engineer. 

All such things I remember well, and still better the day 
when as I lay on a kopje, a bullet struck me and I was re- 
turned home with others as no longer of any use, and was 
pensioned for life by a grateful country. 

I look back to all this, but I look even beyond to the 
time when I travelled on the Continent, to the States and 
Canada, and yet further to the day when, raw from a public 
school, I was sent to work in a factory in the North of 
England to learn my present trade. How I loved the flap of 
the belts and the hum of the machinery, and for four short 
years I worked hard &nd enjoyed myself, fitting, turning, 
tool making, and the like. I remember how I bicycled and 
thought nothing of 60 to 100 miles on a Saturday afternoon. 
I soon became acquainted with most of the roads in the 
North Country, living from Saturday to Sunday at small 
inns, talking to farmers and labourers and enjoying their rural 
conversation and company. 

I say that I now look back to all these things which cer- 
tainly are no more, for when I returned from the war I did 
what many another has done, I married. My thoughts now 
return to this day as I join in conversation about curtains, 
carpets and papers, and as I view with complacent interest 
cushions and chairs covered with materials which would, no 
doubt, do credit in their colours to some rajah of the East. 

Every morning I go down to an office where I meet likely 
customers, //ow they do talk, and after having succeeded 
in not allowing one to get in a word for fully fifteen minutes 
they go away, and one fails to discover what they came for. 
Ав a rule such persons have bought motors and cannot, or 
will not, pay for them. My work occasionally takes me to 
shipyards, and, as an engineer, I have lighted several boats. 


/ 


pA——————————————————————''—!— Н — 


1026 THE ELECTRICAL REVIEW. [VoL 51. No. 1,308, Овскмвид 19, 1902. 


I am now, alas, a teetotaller, which I was not in my bachelor 
days. 

"On my return home at night, I try to slip downstairs to 
the smoking room . 80 a8 to enjoy an hour or 80 
experimenting with chemicals, electric motors, and such 
things. Iam, however, soon recalled to the drawing room, 
where I have to listen with patience to Mr. Strachey’s views 


on modern politics, as set forth in the columns of the 


Spectator. 

Such is my present existence, as compared to my former 
mode of life, and as to which is the ideal, I must beg to be 
excused from expressing an opinion. ре 
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BUSINESS NOTES. 


Electrical Wares Exported. 
WEEE ENDING Dec. 17TH, 1901. | Weng G Dec. 1672, 1902. 


Amsterdam an .. Value £50 Alexandria .. ee Value £288 
Bangkok E $ ia 21 Ameterdam..’ .. ve .. 658 
Bombay  .. és ds .. 1487 Auckland .. x га T 19 
Buenos Ayres. Teleg. mat. .. 108 | Bangkok К 92 
ii Teleph. cable.. 16 Bombay oe 172 

Calcutta T - .. 195 | 95 Teleg. wire 150 
Саре Town.. .. .. .. 6840 Boulogne is 16 
Channel Islands ..  ..  .. ‘890 | Calcutta 5 eo 617 
Christchurch $a vs .. 58 Cape Town. Ws s .. 274 
Christiania. Teleg. wire А 60 Colombo Us 0 s 71 
Colombo si T" 14 Copenhagen. Teleg. cable. 260 
Copenhagen ae ees о е 920 | Durban ee ee oe ae 980 
Durban T x Vs . 640 East London T “a . . 1584 
Fremantle... of 18 Karachi .. a’ o .. 315 
Gibraltar .. Р " % 12 Madras 29 T oe © 

‚ Нора m АР sx . . 198 Melbourne Ps .. 467 
Hong Kong.. ee 55 .. 752 Napier Ea Vs id S 70 
Madras M es as . . 2,150 Ostend 871 
Melbourne, Elec. cables . W Otago.. ss ss es is 20 
Nagasaki, Teleg. mat... .. 8,000 Perth M СРР" ee 1,416 
Otago. . . ee ее ee 15,000 [1] Teleg. mat. ee ее 52 
Penang s "LE Port Elizabeth .. 80 
Port Elizabeth .. .. 4 Rangoon .. .. 26 
Port Sail .. 100 Rockhampton  .. 86 
Progreso . „ 35 Sydney TP" 85 
Reval.. ee ee eo ee Г) т eg. wire 27 
St. Petersburg. Teleg. mat, .. 100 Teneriffe ai 652 
Shanghai .. А 68 okio E "E . 60 
Bydney 197 Vera Cruz .. .. of  .. 4,598 
Вуга .. Wellington .. m vs 2 77 
Toronto 188 Yokohama .. - si š 


Wellington . 50 
Yokohama .. vs ЗА .. 176 | 
Total ЎР &26,115 | Total 8 814,882 


Foreign Goods Transhipped. 


Christchurch. Elec. mat. Value £20 Perth. Elec, mat. 
| Sydney. Elec goods 


Total.. oe oe 2006 


„ Value £456 
vis .. 160 
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Crompton & Co., Ltd., v. H. W. Hulkes.—At Chelms- 
ford County Court on December 10th, before Judge Tindal Atkinson, 
Messrs. Crompton & Co., Ltd., electrical engineers, of the Arc Works, 
Chelmsford, sued Н. W. Hulkes for £5 198. 2d., а month's salary in 
lieu of notice. Defendant was engaged as typist and shorthand 
writer at a salary of £1 7s. 6d. per week, and signed an agreement 
to give a month's notice. He, however, left four days after his en- 
gagement in order to take a better situation. In consequence the 
firm's correspondence was greatly delayed. Judgment was given 
for the plaintiffs for the sum claimed. 


Tramear Contract.—Messrs. Witting Bros., Electrical 
Engineers and Contractors, Ltd., have recently placed an order for 
50 double-deck car bodies, capable of seating 55 passengers, with 
Messrs. G. F. Milnes & Co., of Hadley, and also for 50 trucks with fixed 
wheel base, with the Brush Electrical Engineering Co., these trucks 
being of their standard type and furnished with steel-tired wheels. 


Institution of Junior Engineers.—At the meeting on 
December 5th, the paper read was on The Planimeter, Explained 
Simply, without Mathematics,” by Мт. W. J. Tennant, On the 


following Wednesday, December 10th, a visit was paid to the works 


of Mesers. Elliott Bros, at Lewisham. The members were shown 
over the works by Mr. W. O. Smith and Mr. G. К. Elphinstone. 


Electrical Exports to South Africa.—The value of 
electrical goods exported to South Africa from the United Kingdom 
from October 1st to November 18th, says the British and South African 
Export Gazette, was £20,886, against £9,383 for the correspond- 
ing period of 1901. In addition telegraphic and telephonic material 
valued at £22,103 was also shipped, against £3,496 year. The 
value of foreign goods transhipped was £4,030, compared with £70 
in the preceding period. Last month electrical cranes to the value 
of £10,400 were shipped to South Africa. 


Portuguese Electrical Tariff.— The Board of Trade 
Journal says:that a Royal Decree, dated the 20th ult., raised a new 
heading in the Customs tariff for “vehicles (American system) 
for electric traction, incomplete (without the body),” and sub- 
jecting such vehicles to import duty at the rate of 100,000 reis 
each. — = 


Roof Coverings for Double-Decker Cars,— The 
Huddersfield Corporation have had under consideration for a con- 
siderable time the question of the advisability of covering in 
the tops of their cars, and after going fully into the matter, they 
decided to have a sample covering fixed. The Committee examined 
numerous types and placed an order with Mesars. G. C. Milnes, 
Voss & Co., of Cleveland Street, Birkenhead, for one of their 
Magrini patent collapsible coverings, for which they hold the sole 
right of manufacturing, and this has now been brought into service, 
The advantage of the covering is that the sides are easily lowered 
down by the conductor and driver together. It was originally 
intended to fix a canvas top and ends, but it was considered better in 


COVERED CAR AT HUDDERS¥IELD. 


such an exposed town as Huddersfield to have boarded ends and roof. 
Each side has three windows to harmonise with the body of the car, 
and the ends are also to have a hinged window, and a swing door is 
fixed at the top of each stairway. The inside height is not as great 
as many will desire, but is governed by several low bridges in the 
town. The sides will be easily hoisted up by means of a rod 
running the full length of the car with a ratchet and rack worked 
by а removable handle, so that only the conductor can operateisame. 
The weight does not exceed 10 cwt., and it can be fixed to existing 
cars without any attention to or removal of top seats, trolley 
standard, &c. The covering having met with the approval of the 
public, Fs Committee have now placed an order for 10 more cars to 
be fitte PC | 


B.T.H. Works.—The Coventry Engineering Society on 
Monday visited tbe works of the British Thomson-Houston Co., 
Ltd., at Rugby. The visitors were received by Mr. C. W. Phipps 
(works manager), Mr. Innes (assistant work manager), and other 
officials. i 


German Electrical Contractors’ Association.—An 
Association of German Electrical Installing Firms has lately been 
formed at Frankfort-on-Main, with a view to fully represent the 
interests of German installers of heavy current plant. Nearly all 
the firms concerned have adhered to the association, which is 
greatly assisted by the Imperial and local Governments A 
special commission has been entrusted with making suggestions 
as to a forthcoming reform of the German trade-marks system. 


Catalogues and Price Lists.—ELECTROMOTORS, L. P., 
of Openshaw, have sent us a copy of their December price list of 
electric motors for continuous currents. Specification details are 
given, and prices, capacities, voltages, &c., are well arranged in 
tabulated form. The illustrations are small and neat, and the 
general style and arrangement are very satisfactory. 

The LAHMEYER ELECTRICAL Co., of New Oxford Street, W. C., 
have published an illustrated pamphlet, giving a full description, 
accompanied with a number of diagrams, of a method of measuring 
current, voltage, and energy in high-pressure installations. The 
arrangement is devised so that all measuring instruments, such аз 


voltmeters, ammeter, wattmeter, apd electricity meter, as well 25. 


phase lamps, are connected up to a low-pressure circuit, and are not 
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connected in any way with the hi h- pressure of the 
machines; they can therefore be а without danger. 
The Wiesloch electricity works was the first station so fitted 
up by Messrs. Lahmeyer; it generates a 10,000-volt single-phase 
alternating current. The Lahmeyer Co. will send a copy of 
this pamphlet to any electrical engineer interested in the matter on 
lication. 
ae well-bound collection of artistic designs of electric light fittings 
has been sent to us by the ErECTRICAL Gs Co., of 38, Conduit 
Btreet, New Bond Street, W. Specimens of all these designs, and 


many others, can be seen in the showrooms, and a larger book is 


stated to be in preparation. French fittings have a room devoted 
to them exclusively at Conduit Street. The present catalogue is 
excellently arranged, a liberal allowance of 8 being given to 
each fitting, so that a correct idea of the general effect of the design 
may be obtained independently of others. High-class printing and 
a thick enamelled paper set the illustrations off to advantage. 
Standards, fancy bracketa, electroliers, and so forth, are catalogued 
in polished brass and oxidised copper and silver; also in polished 
steel and copper enriched with translucent enamel. Electrical con- 
tractors and others interested in the sale of electric fittings of a 
high class for public and private buildings, will no doubt be anxious 
to secure a copy of this volume. 

If there are among our readers any who take an interest in 
farming and stock-keeping, either asa hobby or as а business specu- 
lation —and we have no doubt that there are—they will find a fund 
of useful facts and figures in the Agricultural Annual and Mark 
Lane Express Almanack for 1903. It is published at 1, Essex 
Street, Strand (6d.). 


The N. S. ELECTRIC STORAGE Co., LTD., of 30, Stockwell Street, | 


Greenwich, S.E., has sent ont a price sheet of its batteries for 
lighting and tramway station use, also electrolytic service. 

A tabulated price list of insulated electric wires and cables has 
been issued by Mr. B. G. Норсєѕ, of St. Luke's Street Works, 
Derby. 

The LIVERPOOL ELECTRIC CABLE Co., of Vauxhall Road, Liver- 
pool, has sent us one of its calendars for 1903. 


f 
Returned from the War,—Last Saturday evening the 
reservists and volunteers in the employ of Callender's Cable and 
Construction Co., who have now all returned from the war, were 


ception, And Mr. T. O. Callender was the subject of a most enthusiastic 
ovation. An excellent musical entertainment was provided, and 
presentations were made of a tantalus to Mr. Wood Jiggens, the 
secretary of the war fund, and a set of carvers to Mr. Kennard, who 
acted as treasurer. The number of men who left the Erith Works 
for the country'sservice was 47, 39 being reservists (27 married and 
12 single), and eight volunteers (single men). Fourteen men from 
their outside works also did service. In regard to the fund the 
large sum of £2,046 was collected for the purpose of main- 
taining the wives and dependents. Of this amount the 
company themselves provided £1,446, and the men at the Erith 
Works alone £590. In addition there were considerable sums 
provided by men engaged in different towns on outside con- 
tracts. The company very igenerously subscribed half-pay for 
all married reservists called out. Voluntary contributions 
wére collected weekly from the employés and were used to 
supplement this amount, and where there were children in the 

ily an allowance of 1s. for each child was ‘made. These volun 
tary contributions were also used for insuring the lives of the married 
reservists who went to the front. Weekly gratuities were also 
given to three other families where the single man had been the 
chief support of the family and widowed mother before being called 
out. Inall, 83 persons had been maintained. 


Books Received, — “ Tramway  Book-Keeping and 
Accounts,” by D. McColl. London: Gee & Co. 1902. 10s. 6d. 

" Physico-Chemical Tables; Vol. I. Chemical Engineering and 
Physical Chemistry," by John Castell Evans London: Chas. 
Griffin & Co., Ltd. 1902. 24s. net. 

„ан pour l'an 1903." Paris: Gauthier-Villars. 1909. 
1 fr. 50c. 

" Fire Tests with Automatic Fire Alarms.” Мо. 66. London: 


2 


The British Fire Prevention Committee. 28. 6d. net. 


Trade Announcements. —Messrs. Thomas Kesnor and 
Co. have bent us a pamphlet relating to their business. They have 
established works at Armadale Road, Fulham, S.W., where, as elec- 
trical, mechanical and experimental engineers, they receive ideas 
in the rongh,” so to speak, and then construct working models, so 
that it may be demonstrated up to a point whether the ideas are, or 
are not, worth following up. Mr. H. J. Norballe, A.I.E.E., the 
firm's manager, has had considerable experience of this kind in 
Continental and American workshops. The Fulham works are 
equipped with а dynamo, battery, and various machines and instru- 
ments for testing purposes, and the manufacture of switches and 


switchboards, arc lamps, &c., is also carried on there. 


The offices of the Typewriting Telegraph Corporation have been 
removed to 92, Queen Victoria Street, E.C. 


Messrs. Doherty & Donat have removed to more commodious 


- Offices at Economic Buildinge, Spring Gardene, Manchester. 


Fire.—The electrical department of Messrs. J. Defries 


and Sons, in Houndsditch, was severely damaged by fire last Satur- 
day morning. 
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Bankruptey Proceedings.—A meeting of the creditors 
of Thomas Edward Morgan, electrical ineer, 367, Ecclesall 
Road, Sheffield, was held at the offices of the Official Reoeiver of 
that city on 9th inst. Mr. A. Muir Wilson represented the debtor. 
The Official Receiver stated that the debtor owed to unsecured 
creditors £127 12s. 5d., and to creditors partly secured £84 6s., less 
estimated value of security £20. There were no assets excepta 
book debt, which iwas bad. The debtor commenced business in 
October, 1899, with Mr. David Mundey, trading as Morgan, 
Mundey & Co., electrical engineers, Eldon Street. In March 1901, 
the business was transferred to College Street, Rotherham, but in 
the following month Mundey withdrew from the firm. Debtor con- 
tinued until July, when he turned it into & limited liability com- 
pany. He received 800 £1 shares as purchase money, and continued 
to be employed as manager until it went into liquidation in May . 
last. The 800 shares were deposited as security, and in con- 
sequence of theliquidation they were only estimated to be worth 
£20. The other liabilities were in respect to debts primarily due 
by the company, but for which Morgan made himself rsonally 
responsible. The furniture was claimed by the father-in-law. The 
matter was left in the hands of the Official Receiver. 


Liquidation.—Creditors of the Isle of Man Tramways 
and Rlectric аы Co. must send particulars of their debta, &c., to 
Mr. W. H. Walker, 50, Athol Street, Douglas, liquidator, by 
December 31st. 


For Sale. — The Dublin Corporation has for sale 
five 4.C. steam dynamos of 50, 150 and 200 xw., three sets Brush " 
arc lighting steam dynamos, and water-tube and Lancashire 
boilers, being the equipment of the old electricity station. See our 
advertisement pages for particulars. 


Trafford Park Recreations.— The second annual 
meeting between football teams from Glover's and Royce's took place 
on Saturday last at Trafford Park, where the cable-makers won 
easily by 3 goals to love. After tea a ping-pong match took place 
between selected members of the teams, when the dynamo builders 
took their revenge by 3 sets to 3. 


ing a total of £58,212, as compared with £51,139 in October last and 
£58,029 in November, 1901. Во far as the year has gone, however, 
there has been а big falling off in these imports. The total 
for the 11 months, ending with November last, amounted to only 
£623,606, as compared with £794,810 in the corresponding period of 
last year, and £1,118,760 in the first 11 months of 1900. 


————————MÓ— 


^ ELECTRIC LIGHT AND POWER NOTES. 


ving been obliged to take up the question of a water supply 
for the burgh, the Council deems it inadvisable to carry out the 
Electric Lighting Order in the meantime, but desires that the 
Board will allow it to remain in force until the water supply has 
been dealt with. 


The T.C. bas decided to purchase the ‘Town Mills and the water 
rights pertaining thereto for £900, for the purpose of securing a 
water supply to the electricity works, 


A. Ellis, formerly borough electrical. engineer, and Mr. A. A. Day, 


facturing Co., of Preston, and it was the first of these that was 
started. They are of the vertical Doss compound condensing type, 
and run at a speed of 100 revolutions per minute. The number of 
units sold last year was 3,120,709. The gross profits amounted to 
£17,319, and after paying interest and depreciation, left a surplus 
of £4,751, £3,850 of which was paid in aid of rates. 


navigating on the Amazon must, in future, in order to obviate 
collisions, be provided with electrie light projectors, a fairly large 
call for these apparatus may be expected. The regulation will 
apply to about 500 steamers, and the apparatus in question must be 
of from 2 to 5 кү. 


Brighton.—The Portslade, Southwick and Shoreham 
U.D.Cs. are considering the advisability of jointly opposing the 
Brighton Corporation Bill, in which powers are being sought to 
supply in their districts, the object being to try to enforce a clause 
Erichtving that the price charged shall not exceed that cbarged in 

ghton. 
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Buenos Ayres.—The following extract shows what some 
supply companies have to put up with :-— One of the electric light 
companies in Buenos Ayres, wild horses shall not make us reveal 
its name, which considers itself to be the most up-to-date in Buenos 
Ayres, has just been had, as if it were a child of tender years. The 
facts of the case are as follows:—A new shop was opened in the 
city, and a very large installation was put in. The proprietor, 
having no faith in meters, arranged with the company that he 
should pay a fixed sum а month for his light, it being agreed that 
the light should be turned out every night at eleven. The manage- 
ment, with a good client in its mind’s eye, the installation being 
about 250 lights, made ite calculations on the ordinary lighting 
hours. No mention was made in the contract about the hour at 
which lights were to be switched оп, so the owner turns on about 
8 a.m., and keeps them going full blast until 11 p.m. The company 
is now seeking for a loophole of escape, but we frankly confess that 
we hope it won't find it. The company in question has made itself 
most objectionable to all who bave had dealings with it, on account 
of the overbearing manner of its employés, from the chief down- 
wards, and those in the know are chuckling over its discomfiture.” 
—Review of the River Plate. 


Canada.—In his annual report on the use of electricity 
for lighting purposes in Canada, Mr. George Johnson, the Dominion 
statistician, says the number of electric lamps (counting an arc 
lamp as equivalent to,10 incandescents) is now 1,123,896, as com- 
pared with 943,676 in 1901 and 565,505 in 1898. In other respects 
the “ electrification " of Canadian cities and towns is proceeding 
even more rapidly. 


carmarthenshire.— The county scheme promoted by 
the Carmarthenshire Electric Power Со. is entirely removed from 
the local undertaking. Llanelly has certain rights with regard to 
electric lighting and power under the provisional light railway 
order, but the promoters of the Bill for the county do not seek to 
interfere with the existing rights of the town. A conference of 
electric and local authorities is suggested. 


Colwyn Bay.—The Council has decided to apply for 


ganction to borrow a sum of £2,680 for the extension of the elec- 
tricity works. 


Coventry.— The National Electric Wiring Co. has 
written terminating its agreement with the Corporation for free 
wiring at the expiration of six months. 


Cowpen.—The Northern Counties Electricity Supply 
Co. recently informed the U.D.C. that, owing to the water-logged 
condition of some of the streets in Waterloo, they had been com- 
pelled to disconnect several consumers. Ав their statutory obliga- 
tions could not be fulfilled if the streets were permitted to remain in 
their present state, they asked the Council what it intended to do 
in the matter. The Council has decided to take no action. 


Croydon.—On Thursday Mr. W. A. Ducat, L.G.B. 
inspector, held an inquiry into an application of the Corporation for 
sanction to a loan of £45,000 for purposes of electric lighting. Mr. 
Scott, borough electrical engineer, explained the use that was to be 
made of the money, as follows:—Two water-tube boilers, £3,500 ; 
mechanical stokers, £850 ; buildings, foundations, &c., £650 ; engine 
and dynamo, 600-kw. set, £7,000; pipework, foundations, switch- 
board, cables, &c., £1,000; condensing plant, cooling and storage 
pond, air-pumps and pipework, £1,200; surface condenser and 
circulating pumps, £5,181 ; buildings, &., £1,200 ; water-purifying 
plant, £440; direct current mains and extensions, £3,810; additional 
consumers (say at £10 per consumer), 48.000; sundry extensions. 
transformers, &c., £8,000. To tne estimate for plant and mains is 
added 10 per cent. for contingencies. The electrical engineer said 
that this new expenditure was rendered absolutely necessary by the 
great increase in the demand for electric light in the borough. The 
application was unopposed. 

Mr. J. Gray Scott, borough electrical engineer, read a paper at 
the Croydon Central Library on Thursday last week on “ Elec- 
tricity.” 


Davos, — A Continental correspondent says: — The 
town of Davos, Switzerland, will be the first in Europe to 
employ electricity, not alone for lighting, but for beating 
hotels and houses and for all industrial and domestic uses. 
Before the end of the year, all combustibles will, in all large 
establishments, have given place to electricity, which will, in the 
near future, he the sole artificial medium of light, heat and energy. 
Two important mountain water-falls have been used by the 
engineers, and generating plant of a total power of 5,000 to 
6,000 H.P. has been installed. Already а large number of hotels 
and private villas have adopted . electric heating, by means of 
radiators, and electric cooking utensils are in use in many kitchens. 
The principal bakery in the town bakes its bread by means of an 
electric oven, and the laundresses do their work with the aid of an 
electric iron." 


Devonport.—The T.C. intends to apply for power to 
borrow £30,000 for the purposes of the electric light undertaking. 
The total amount of money borrowed on the works is £79,000, and 
that sum has already been exceeded to the extent of over 26,000. 


porchester.— The T.C., whose prov. order expires on 
July 6th next, has obtained information from a number of towns 
respecting electric light undertakings, municipal and otherwise, and 
has requested the consulting engineers, Messrs. Enright & Co., to 
advise the E.L. Committee further on the subject. 


Egremont.—A L. G. B. inquiry has been held into the 
application of the D.C. for leave to borrow £52,353 for electric 
lighting and traction. 


Frodingham.—The ratepayers, by a unanimous vote, 
have approved of the action of the U.D.C. in deciding to apply for 
& prov. order under the Electric Lighting Acts. 


Galashiels.— The T.C. has resolved to remit to а com- 
mittee to consider and report upon the inttoduction of electric 
lighting into the burgh under the prov. order, snd to ascertain 
whether it would be best for the Corporation to carry out the work, 
or to have a private company to carry it through. 


Gillingham.—Thbe D.C. (Chatham) has passed resolu- 
tions for the borrowing of £26,659 for the purchase of part of the 
undertaking of the Chatham Electric Lighting Co., situated at 
New Brompton. The Council will now take over these works, and 
carry them on for the benefit of the public. 


Hove.—On the application of the Hove Electric Light- 
ing Co., the B. of T. will hold an inquiry on December 20th respect- 
ing the company's request for permission to compulsorily raise the 
pressure of supply from 110 volts to 220 volts in the centre of the 
town. The outlying districts have been supplied at 220 volts for 
some time, but many of the low pressure consumers have raised 
objectiong to having their gupply pressure raised, hence the inquiry. 
The buildings tor the company's new generating station in Aldring- 
ton are now approachiag completion, and some of the new plant 
ghould soon be delivered. 


Kent.—The Kent Flectrical Power Syndicate has been 
asked by Faversham T.C., which recently obtained a prov. order, for 
terms for the supply of electricity to the town. In consequence 
of this the company has approached the Milton U.D.C. with the 
object of supplying Faversham, Milton and Sittingbourne. It 
is pointed out that if the three towns amalgamated on the question, 
energy could be supplied at a cheap rate, owing to the size of the 
district. l 


Kilmarnock.—The T.C. has agreed to appoint Prof. 
Kennedy as engineer for the proposed electric lighting and traction 
scheme. The traction is to be confined to a line with loops from 
Beansburn to the burgh boundary at Riccarton. A provisional 
order for lighting has already been obtained, and an order for trac- 
tion will be applied for in April. 


Kimberley (S.A.).—The T.C. not being satisfied with. 


the terms of the De Beers Co. for supplying energy for extending 
the lighting of the town, has decided to carry out an extension of its 
own plant, for which an expenditure of £10,000 has been sanctioned. 
— B. and S.A. Export Gazette. | 


Leek.—The В. of T. has informed the U.D.C. that, 
under the circumstances, the Board will defer consideration of the 
question of revoking the Council'8 prov. order for a year. 


Leigh.—In respect to the proposed electric lighting 
scheme, the U.D.C. has resolved that a committee meet a Committee 
of the Southend Corporation to discuss a joint scheme. 


Lodore Falls.—The new owner of Lodore Hotel and 
Falls has completed arrangements to utilise the famous falls to 
supply electricity for lighting the hotel and for other purposes. 
The work has been planned in such a way as to entirely avoid any 
interference with the picturesqueness of Lodore and its sur- 
roundings. 


London. CAMBERWELL. The Finance Committee of 
the M.B.C. has reported having had under consideration an appli- 
cation of the London Electric Supply Corporation to the B. of T. 
for an extension of its area of supply to the entire borough. The 
borough is at present supplicd over nearly ite entire area by the 
County of London and Brush Provincial Electric Lighting Co., Ltd., 
and in a small portion by the Crystal Palace and District Electric 
Lighting Co., Ltd. The London Electric Supply Corporation has 
powers to supply, and is supplying that portion of the borough 
north of the London, Brighton and South Coast Railway line. 
year the Borough Council applied to the B. of T. for a prov. order 
sanctioning the purchase of the London Electric Supply Corpora: 
tion’s order, but owing to conditions imposed by the Board to the 
effect that the Brush Co.'s undertaking would also have to be 
purchased, it was not deemed advisable to proceed with the order. 
The Committee considered the London Electric Supply Corpora- 
tion's application was one that should be supported in the interests 
of the borough and recommended accordingly. | А 

Mr. Lane Mitchell, chairman of the Committee, explained Ln 
the Supply Corporation was practically acting on behalf ae e 
Borough Council. If the-Council did not support the application, 
it would be withdrawn. | | li. 

"Тһе Town Clerk reply ing to questions said, supporting the app н 
cation would not bind the Council to buy out the Сарове 
There was no obligation expressed or understood to рш 115 
undertaking beyond the fact that last year the Council 5 : : 
negotiations which were not proceeded with, owing to the ac à Ке 
the B. of T. It would be useless for the Council. to apply for 
order for itself, as two orders had already been granted. lived, tbe 

A proposal to refer the matter back having been negativ 1 the 
Committee's recommendation to support маи 9 
London Electric Supply Corporation was agreed , 

5 Borough Council has decided ice er 
distributing mains and arc light mains at an «иш ioa of 
£900. It was further resolved to apply to the L.C.C. for à 
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£529 for wiring and fitting up with electric light the Borough 
Council’s stores and workshops. 

SrxPNEY.— The M.B.C. bas discussed and adjourned a recom- 
mendation of the E.L. Committee that Upper East Smithfield be 
lighted with arc lamps at an estimated cost of £750. 

Wootwicu.—The T.C. has decided to inform the County Council 
that it is strongly in favour of the renewal of the application to 
Parliament for powers to enable Metropolitan Councils to wire and 
fit consumers’ premises for electric light, and obtain loans for that 


purpose. р 

Ludlow.—The T.C. on December 10th discussed a 
proposal to transfer its prov. order to Mr. John Parker, of Hereford, 
for £225, the Council to pay Mr. Parker £75 for services rendered 
as engineer of the E.L. scheme, and have the option of purchase 
at the end of 10 years. The question was adjourned until January. 


Midland Junction (W. Australia).—The T.C. recently 
inaugurated an installation for the supply of electricity for public 
and private lighting. The plant consists of a Sturtevant steam 
dynamo of 50 Kw. output, which was to have been supplied with 
steam by two Paxman “Economic” boilers, but these, unfor- 
tunately, were lost in the wreck of the Deptford. Two more are being 
sent out to replace them, and in the meantime a portable boiler is 
in use. There is a Crompton balancer in the station, the three-wire 
system at 220—220 volts being employed, and the public lighting is 
effected by means of nine Crompton arc lamps and 42 glow lamps. 
The contractors for the work were Mesars. Splatt, Wall & Co., of 
Perth, W.A. 


Nairn.—Messrs. Crompton & Co. have offered to take 
over the burgh’s E.L. prov. order on certain terms, the principal of 
which were payment of £150 to cover the expenses of procuring 
the order, and an annual psyment of £30 for the first fivejyears, and 
£50 annually thereafter. 


Newport (Mon.).—Mr. H. F. Parshall, consulting electrical 
engineer to the Corporation, has reported specially upon a certificate 
issued by him, in favour of the Callendar Cable and Construction Co. 
The report states that the firm having completed their contract for 
cableways, the total expenditure incurred was £4,236 17s. 4d. The 
amount of the contract was £3,514 198. 6d., being a net figure based 
upon 2 ft. of cover from the surface of the roadway to the top of 
the concrete surrounding ducts, and not containing any fixed sum 
for contingencies; this being impracticable in work of this class. 
Of the amount of the difference of £721 17s. 10d., the sum of 
£561 1s. 9d. was incurred in laying the cableways along the ap- 
proaches to Newport Bridge, where it was found that, owing to the 
layers of water and gas pipes underneath the roadway of this por- 
tion of the route, it was necessary to lay the cableways from 12 ft. 
to 18 ft. below the surface of the roadway. There were two ways of 
doing this, either to dig a trench to the depth mentioned; or to 
drive a heading, lay the pipes, and fill up the heading again with 
concrete. After consulting with the borough engineer, the latter 
method was adopted in order to avoid interference with the traffic 
over the bridge. 
that an expenditure of £160 had been incurred, in order that no 
restriction might be placed upon the ігаћс at its most congested 
point in Newport. Tue extras on the remainder of the route were 
£247, being under 7 per cent of the contract sum, the usual allow- 
ance for contingencies being 10 per cent. Upon this explanation 
by Mr. Parshall, the committee has resolved to pay the account. 
The Corporation has undertaken to supply energy for motors to 
Messrs. J. J. Cordes & Co., proprietors of the Dos Nail factory, for 
use day and night, at ld. per unit net, with a proviso that the 
minimum consumption is to be 100,000 units per annum. 


Niagara.— The Montreal Star gives the following 
particulars of a test unique in the world's history :—Ever since power 
house No. 2 of the Niagara Falls Power Co. was commenced, the 
question as to the effect of passing 100,000 H.P. through the main 
tunnel has been the subject of discussion and computation. Now 
that units 11, 12 and 13 of 5,000 H.P. each have been completed in 
power house No. 2, and units 14, 15 and 16 have been 80 far com- 
pleted that water could be passed through the wheel cases without 
the wheels, it was decided to make a practical test of passing the 
full quantity of water to be used in power house No. 2 through the 
tunnel, in addition to the full operation of power house No. 1, and 
of the paper mill This was done Nov. 19th, commencing about 
10 o'clock, and closing at 5.15 p.m., during which time a variety of 
hydraulic experiments were conducted to the end above referred to. 
At one time the paper mill, using 8,000 H.P., was, by the kindness 
of the company, shut down completely, so that the effect of this 
additional power could be observed. The results of the tests are 
said to have been entirely satisfactory, the tunnel discharging all 
the water used in a development of 100,000 н.р. The eflect upon 
the lower river by the doubling of the discharge through the tunnel 
was noted. The increased current impinged with considerable force 
upon the Canadian side, dividing the foam carried by the surface 
current, so that part of it passed up stream and part down. It is 
believed that this will aid rather than deter the formation of ice 
bridges by keeping the floating ice well up stream. 


North Wales.—Messrs. Rowcliffe & Co., Manchester, 
have written to the Flintshire County Council stating that a syndicate 
intends to apply for powers to erect electricity generating statione, 
and to lay mains for the supply of electricity and power-gas 
throughout a district comprising 2.000 square miler, including the 
Borough of Flint, the Urban Districts of Buckley, Cimmod's Quay, 
Mold and Holywell, and the Rural Districts of Holywell and 
Hawarden. 


The estimated cost of open-trenching was £400, so: 


Norway. We learn from Elektrot. Tidsskrift, Christiania, 
that the Norsk Elektrisk Aktiebolag " has been entrusted with the 
installation of a large plant for the transmission of power from Even- 
stad Falls to Arendal and Grimstad, Norway. Atthe Evenstad Falls, 
which, when fully utilised, will yield about 8,000 H.P., two 1, 250-H. . 
turbines are installed for a beginning, each running at 125 revs. per 
minute, and there are two three-phase generators of 1,000 KW., each 
directly coupled to them, serving at the same time as fly-wheels to 
the turbines, each of which has a weight of about 40,000 kg., the 
rotating magnetic field alone weighing half, and the diameter being 
5m. From the generators the current is led to six 340-Kw. single- 
phase transformers, converting the pressure to the value of 17,000 
volts required for the transmission. The total length of the trans- 
mission line is somewhat more than 30 km., the distance of Arendal 
being about 10 km. and that from Arendal to Grimstad about 
20 km. Between Arendal and Grimstad there is a populous industrial 
district, and it is intended to provide this with electric light 
and power. At the various distributing stations the high-pressure 
current is first converted to 2,000 volts, this pressure being used with 
all large motors. For lighting purposes, and for use with smaller 
motors, this is subsequently converted to 220 volts. The turbines 
are supplied by the Drammen Iron Foundry and Engineering 
Works. | 


Oldham.—The E.C. has reduced the price of energy to 
private consumers from 2d. to 14d. per unit consumed after the first 
two hours. Оп the old system a 10-honr-a-day consumer paid 
2:4d. per unit, but now it will be 2d. per unit. The reduction has 
been made to encourage long-hour consumers. There was also a 
sliding scale from 4d. per unit to ?d.; this has been revised, and 
consumers on this scale will be charged 14d. per unit for all units 
consumed over 5,000. A reduction of id. (from 1jd. to 144.) has 
been made for traction. 


(Queenborough.— The Kent County. Electrical Power 
Distribution Co. has offered to supply electricity on the following 
terms:— Private consumers’ maximum price, 7d. per unit with a 
sliding scale to 23d. ; public lamps, 70s. each per annum for all- 
night lamps, and 508. if extinguished at midnight; arc lamps £15 
perannum up to midnight, and £25 if burning all night. 


Salisbury (Rhodesia).—4A scheme is on foot for light- 
ing the town by electricity. According to the plans drawn up by 


. Mr. C. Lindesay, the town engineer, the estimated cost will be 


about £50,000.— B. and S.A. Export Cazctte. 


South Wales Mines.—Some time ago the United 
National Colliery Co. placed an order with Messrs. Bruce Peebles 
and Co., of Edinburgh, for electrical hauling and pumping plant, 
the power for which will be taken from the South Wales Electrical 
Power Distribution Co. The first instalment of plant consisted of a 
100 н.р. three-phase motor and pump, and a 150-H.P. three-phase 
hauling gear. Since placing the order for this plant the colliery 
company has become so firmly impressed with tha economy, safety, 
and inconvenience of electricity that it has now placed an order 
for an additional 535 n.p. The new plant consists of two 150-н.р. 
three-phase hauling gears, each capable of taking 20 loaded trams а 
distance of 2,000 yds. at a speed of 10 miles per hour. Four three- 
phase motors and pumps—two of 50, one of 25, and one of 10-H. p. 
By June of next year the colliery will be equipped with X00-H.r. 
of three-phase electrical plant. The South Wales Electrical Power 
Distribution Co. is building a sub-station at Wattstown, wherein 
will be placed the transforming apparatus in which the 11,000-volt 
current will be brought down to the 500-volt current that will be taken 
down the pit. From the Pontypridd generating station the power 
company will also supply the New Windsor Collivry Co.’s pit at 
Aber with energy for underground pumping and for a variety of 
other purposes on the surface. Underground there will be a 
100-н.р. three-phase motor and pump, and on the surface, for a start 
some half-dozen or so three-phase motors driving mortar mixers, 
saw benches and other machines. 


Southampton.—The L.G.B. has sanctioned the bor- 
rowing by the Council of the sums of £3,082 and £4,315 for the 
purposes of the new electricity generating station on the Western 
Shore апа for laying the new cable. 


Stonehaven.—The T.C. has received an offer from Mr. 
J. G. Warden-Stevens, London, to come to Stonehaven and go into 
the matter of clectric lighting for 15 guineas. 


Stoke-on-Trent.—Mr. G. R. Peers, of Manchester, on 
December 11th, submitted to the R.D.C. a scheme for the electric 
lighting of Bucknall by means of 48 60-с.р. incandescent lamps of 
the latest type, and assuming that the steam from the sewage works 
boilers was utilised, the plant, &c., would cost £1,750, and cables 
£1,449. This would light the street lamps and 800 other lamps, 
He estimated the annual expenditure at £425, and the revenue at 
£501. It was decided to ask the L.G.B. to sanction the use of the 
sewage works for the E.L. station. 


Sunderland.—At a special meeting of the Electricity 
Committee of the Sunderland Council on the 10th inst., a letter was 
read from the Durham County Electrical Distribution Co., offering 
to supply electricity in bulk, the company to make what use they 
could of the two Corporation stations,and deriving the rest of the 
power from their station on the Tyne, and it was suggested that the 
company could supply electricity at least 20 per cent. cheaper than 
the Corporation. It is understood the proposal was that the Corpora- 
tion would continue to supply lighting customers and the tramways, 
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while the company would supply the power consumers, such as ship- 
yards and engine works. Mr. Snell, the borough electrician, ex- 
pressed the view that the Corporation would have all the cost of 
distribution to bear, and that the electricity would be delivered by the 
company on the three-phase high-pressure system, and would have 
to be transformed to low pressure, which would entail a loss. . . . . 
After long discussion the matter was adjourned, and Mr. Snell was 
asked to report at the next meeting. 

Col. A. J. Hepper held an inquiry at Sunderland on the 11th inst. 
into the application by the Corporation for sanction to borrow 
£74,000 for electrical extensions in the borough. The town clerk 
said that since 1894, when the undertaking had been started, it had 
gradually increased. They had had sanctions to borrow £216,635, 
and of this they had spent £197,282 on works and mains; the 
income had increased from £2,000 to £26,378 in the seventh year; 
and while they had paid off £13,613 for sinking fund, and £13,507 
as interest, there had been a net profit of £1,346, which had been 
placed to the credit of the reserve fund. No profits had been 
devoted to the reduction of the rates. The money applied for was 
for the extensions needed for the ordinary increase of demand, 
except about £6,000, which was for the purpose of generating 
energy for motor purposes. They were about to build sub-stations 
and transmit high-pressure current generated by three-phase alter- 
nators to sub-stations, whence it would be distributed at the ordi- 

low pressure. Mr. Snell, the borough electrical engineer, sub- 
mitted a statement as to the growth of the undertaking. One table 
of this shows the growth from March 31st, 1896, to the present time, 
when there were 721 consumers, 67,748 8-с.р. lamps connected, the 
maximum load being 1,640 xw., the units sold being 2,375,557, and 
the load factor 16 per cent. Other formal evidence was given, and 
the inquiry concluded. The Corporation has accepted the report of 
the E.L. Committee that electricity on the slot-meter system be 
supplied for lighting the new workmen’s dwellings. 


Swindon.—The T.C. has fixed the following scale of 
charges for electrical energy :—For lighting, 5d. per unit, or 2d. 
per unit for all current consumed, plus a capital charge at the rate 
of £7 10s. per kw. of maximum demand per annum; for motive 
purposes, 24d. per unit. 


Swinton and Pendlebury.—Salford Corporation has 
informed the U.D.C. that the clause in its Bill giving it power to 
take over tke Swinton and Pendlebury E.L. order will be deleted, 
аз requested. 

Negotiations are in progress with the Lancashire Electric Power 
Supply Co. for a supply of electricity to the district. 


Thames Ditton.—The U. D. C. has appointed а com- 
mittee to consider the advisability of applying for a prov. order for 
electric lighting. 


Tipton.—4A dispute has arisen between the U. D. C. and 
the Midland Electric Corporation for Power Distribution respecting 
the supply of eleotricity to private consumers. It appears that 
some time ago an agreement was entered into between the Council 
and the corporation, by which the latter undertook to supply the 
former with energy in bulk at a stipulated price, and the Council 
considered that they were free to supply customers, out of which 
transaction it was proposed to make a profit. The corporation, 
however, have put an entirely different construction on the agree- 
ment, which they contend bas only reference to supplying the 
Council with energy for their own use, and as they hold a Bill em- 
powering them to supply private consumers, they decline to allow 
the point to go to arbitration, although it is understood that they. 
are prepared for the question of the price to be charged per unit to 
be decided by a B. of T. arbitrator in the event of any dispute. 


Tunbridge Wells,—On Wednesday evening last week 
the annual official visit of the Corporation and representative bodies 
of the borough to the electricity works took place. Alderman Elvy 
Robb, chairman of the E.L. Committee, assisted by Mr. Horace 
Boot, the borough electrical engineer, received the guests at the 
works. There was mucb to eee at the works illustrative of the pro- 
gress made in electrical machinery, and many interesting experi- 
ments were made by Mr. Boot. In a souvenir presented to each 
guest during the evening, it was explained that the electric system 
in the Tunbridge Wells district covers 4,000 acres, with 66 miles of 
cable, supplying 55,000 8-c.P. lamps. Up to date the capital expen- 
diture upon the undertaking has been £70,000, the total gross 
profits since the opening £19,262, and £2,750 has been contributed 
towards the reduction of the rates. Since the commencement the 
works have been enlarged four times. 


Walsall.—The T.C. has decided to apply for a loan of 
£10,050 for the extension of mains at £6,350, and the provision of 
a sub-transformer station, with equipment and feeders, for the High- 
gate and Caldmore districte, at £3,700. 


Walton-on-the-Naze.—The U.D.C. has entered into an 
agreement with the Coast Development Co. for supplying all the 
public lamps in the town with electricity for three years, at a 
charge of £2 15s. per annum per 16-с.р. lamp. 


Ware.—Negotiations are proceeding with the electric 
supply company for the leasing of the U.D.C.’s prov. order for 
electric lighting, and terms have been practically agreed upon. 


Watford.—The Government auditor has surcharged the 
U.D.C. to the extent of £110, in respect to electric lighting in six , 
new streets beyond the area of the prov. order. The L.G.B. is to 
be asked to remit the surcharge. 


Whitehaven.—The T.C. having received a request to 
wire and fit up St. Nicholas’ Church, has decided to communicate 
with the B. of T. on the question of the Corporation taking up the 
wiring and fitting-up business, as the Council's order does not 
contain the necessary authority. | 


Wimbledon.—On December 10th the U.D.C. appealed 
to the Kingston-on-Thames Union Assessment Committee against 
the assessment of the E. L. works, which had been fixed at £4,921 
gross and £3,223 net, and the figures were reduced to £3,900 gross 
and £1,700 net by the Assessment Committee. 


ELECTRIC TRACTION NOTES. 


Ayr.— Last week an adjourned meeting of the T.C. con- 
sidered whether the terms on which the electric department supply 
for the tramway system should be revised. The present price 
charged to the tramways is 14d. per unit for 200,000 units, and 14d. 
per unit beyond that. Mr. T. Young, convener of the E.L. Com- 
mittee, moved that the price be 14d. for the whole amount supplied, 
the arrangement to run from September. After discussion, however, 
it was resolved by 7 votes to 6 that it was inexpedient to interfere 
with the present terms till July, as the whole tramway system would 
not have been run а whole year till July. 


Belgium.—The Nürnburg Continental Society for Elec- 
trical Undertakings has applied to the Belgian Ministry for a 
license to construct & high-speed suspension railway between 
Brussels and Antwerp. The speed is intended to be 150 km. per 
hour. The cost is estimated at 26 million francs. 


Birkenhead,—The T.C. has decided to introduce я 


halfpenny fare іп the working of its electric car system. 


Bollington.—The U.D.C. has decided to support the 
electric tramway scheme promoted by the Macclesfield and Distriot 
Traction Tramway Co. 


Dundee.—“ Electrical Development in America was 
the subject of a paper read by Mr. A. Morris Thompson to the 
Dundee Society of Experimental Engineers last Baturday week. 
Dealing with the development of electric traction, he said tramway 
rails in America were almost universally laid on cross wooden 
sleepers, as in the case of railways, and the street surface was made 
good on the top. The comparatively low cost of this method of 
construction rendered it feasible to lay lines radiating from a town 
into the outlying districts to distances of from 20 to 40, and in some 
cases 60 miles. In his opinion such methods if adopted here would 
allow of cars going from Dundee to Arbroath and Perth, and 
in time possibly also to Newtyle and Forfar. 


Dewsbury.—A trial trip was run last week-end on the 
Thornhill section of the B.E.T. Co.'s tramway system, and it was 
successful. It was hoped to have .this section completed so that 
cars could be running for Christmas. There are several little 
matters to attend to yet, however, and our correspondent learns 
that it is not likely that cars will be run for the public use before 
the new year. Progress is being made in other directions, and it 
is hoped that ere long the section from Dewsbury to Ravensthorpe 
will be ready for service. 


Exeter.— The City Council last week formally decided to 
give Messrs. Burt, of Cornhill, notice of the Corporation’s intention 
to purchase the present small system of horse trams, which is to be 
converted and absorbed into the larger system of overhead trolley 
cars, which are to be provided and worked by the Corporation. 


Handsworth.—The D.C. has decided almost unani- 
mously to throw in its lot with the British Electric Traction Co., 
and to support their Bill. 


Ince and Hindley.—The U.D.C.’s have decided in 


favour of leasing the tramways to Wigan Corporation. Inoe to have 
the right to supply energy on terms to be agreed upon. 


Keighley.—The T.C. has been recommended to electrify 


the present tramways in the town, and to apply to the B. of T. for 
& prov. order to construct an electric tramway from the top of 
Cavendish Street to the borough boundary at Stockbridge, at an 
estimated outlay of £32,459. 


Littlehampton.— The U. D. C. held a special meeting on 
December 9th to consider the proposals of the B.E.T. Co. re the 
Hove, Worthing, and Littlehampton electric tramways scheme. 
Mr. Hederstedt, a representative of the B.E.T. Co., attended, and 
assured the Council that the company would carry out the scheme 
in its entirety. The West Sussex County Council, he pointed out, 
had supported them in the strongest possible manner, and they 
still had hopes of making terms with Hove and Worthing, while, 
with the exception of Portslade, all the intervening authorities 
between Hove and Worthing had given them hearty support. The 
company would ask for five years in which to carry out the work, 
but they would start upon the construction as soon as possible. 
It was decided to defer decision for the present, with the object 
of calling a special meeting to further consider the scheme. 
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Llangollen.—The R.D.C. has decided to Support the 
application of the Shropshire, Worcestershire, and East Denbigh- 
shire Electric Power Co. for power to construct an electric railway 
from Ohirk, through the Glyn Valley, over the Berwyn Mountain, 
to Llangollen, and thence to Chirk. There will be overhead equip- 


ment, and it is proposed to erect generating stations at Hadley, 


Stoarport, and Trevor. 


Manchester.—The working of the horse cars from the 
city boundary to the village of Stretford terminated abruptly on 
Friday evening as the result of a dispute between the Man- 


chester Carriage Co. and the Stretford Urban District Council. The. 


old tramway belongs to the Carriage Co., and as no purchase 
money had been paid they disputed their right to its use, and 
obtained an injunction both against the Council and the Man- 
chester Corporation, which was temporarily working them prior to 
electrification. Meantime the inconvenience to the general public 
is very great. 

The receipts on the Corporation tramway lines show an almost 
continuous increase. Last week they reached the high figure of 
£7,500, and the number of passengers carried was 1,639,166, as com- 
pared with £7,434 received, and 1,627,582 passengers carried in the 


previous week. i 


Norway.—The Christiania Electric Tramway Co. bave, 
according to Elektroteknick Tidsskrift, equipped some of their 


cars with a station signalling device ; the apparatus is placed in a 


box attached to one of the doors of the car. By pushing up and 
down a handle placed at the right of the box a bell signal is 
sounded, and the apparatus shows the name of the following 


station. | 

Rochester.—The T.C. has sealed a petition to the 
House of Commons for leave to bring in the Rochester Corporation 
Tramways and Improvements Bill This is the sequel of a meeting 
ofowners and ratepayers of the city, who have (with only one or 


two dissentients) authorised the Corporation ito promote this Bill 


for constructing municipal tramways. 


Southport.—The total number of passengers carried on 
the Southport electric trams has been 2,304,323, as compared with 
2,218,099 in the period between April Ist and November 8th, 1902. 
The receipts on the High Park section dropped from £3,594 to 
£3,098, and on the inner circle from £3,115 to £2,945. On the 
Blowick section there was an increase to £1,785 from £1,755. On 
the Kew section, the figures were £2,016, against £1,948 last year. 
£547 was received from the Sefton Street section. The total 
receipts were £10,693, compared with £10,609. For the year 
ending December 4th (474 weeks), the total receipts on the lines of 
the Southport Tramway Co. have been £12,310, or an increase of 
£4,476 contrasted with the same period last year. The large 
increase on these lines 1s due to the new service to Birkdale. 

Major Druitt, inspector of the Board of Trade, on Friday went 
over the new tram route. This new service started on Saturday 
(13th). The horse cars along Sefton Street were discontinucd the 


same day. 


South Shields.—A special joint meeting of the Tram- 
ways and Parliamentary Committees was held on 12th inst. to con- 
sider the last letter that had been received from the B. E. T. 
concerning the tramways in the borough, for which the Corporation 
is promoting & Bill for powers to make extensions and convert the 
present system to electrical or other mechanical traction. The 
B.E.T. are promoting a Bill for powers to construct a light railway 
from Sunderland to South Shields, and there had been some sug- 
gestion that each of the parties should have over certain portions of 
the other's lines running powers. At the meeting on the 12th our 
correspondent understands that this was withdrawn on the part of 
the B.E.T., and they now reverted to an earlier suggestion, that 
was that the company were prepared to transfer to the Council so 
much of the Jarrow and South Shields light railway as is within the 
borough on terms to be agreed upon; to take a lease of all suitable 
tramways to be constructed in the town for а period of 28 years; 
the company to pay the interest and sinking fund upon the capital 
expended, and relieving the Council of a debt of £10,000 now 
standing against the tramways account. The company also offered, 
if the Council desired, to include in their Bill forthe Sunderland and 
South Shields tramways the powers required for lines ia the borough 
во ав to avoid the expense of a separate Bill. After long deliberation 
the town clerk was instructed to write to the company stating that 
the Council was prepared to discuss the question of running powers 
to which reference haa been made, but that they were not prepared 
to discuss the question of leasing the whole of the tramlines in the 
borough. 


Stockport. — The borough tramways are reported 
to be showing a much better financial return than was the 
case a year ago. The receipts for the week ending on Saturday 
last on the Woodley, Reddish and Cheadle routes amounted to 
£219, as against £103 in the corresponding week of 1901. More 
than double the number of passengers were carried. 


Swinton and Pendlebury.—Salford T.C. has asked 
permission to borrow £59,500 for the construction of electric tram- 
ways in Swinton and Pendlebury. 


TELEGRAPH AND TELEPHONE NOTES. 


American Pacific Cable.—As mentioned in the report 
of the India-rubber Co.'s meeting appearing in our “City Notes” 
to-day, the American Pacific cable has been successfully landed at 
San Francisco. 


Brighton Telephones,—Mr. Bennett's report to the 
Telephones Committee was to come before the T.C. yesterday. 

In consequence of the reduction in the g ecified quantities of 
apparatus and material necessitated by the exclusion of Hove and 
the postponement of the execution of work in the rural portions of 
the area, the Committee invited amended tenders from those firms 
whose original tenders had been recommended to favourable con- 
sideration, and they now reeommended the acceptance of the 
following tenders :— 1 


Material and Firm. 


Conduits, Henley's Telegraph Works Co., Ltd... . £5,514 18 4 
Cables, British Insulated and Helsby Cables, Lid. .. 2,452 0 0 
Poles, Armstrong, Addison & co. oe s: .. 1,081 10 6 
Insulators, International Ejectrio Co.  .. a js 247 18 7 
Arms, Millars, Karri and Jarrah Forrests (1902), Ltd. 8011 0 
Ironwork, Bullers L dl . 132 1 8 
Bolts, T. W. Lench, Ltd. SR e es a - 23 0 0 
Copper wire, T. Bolton & Sons zs = т s 277 18 4 
Bronze wire, W. F. Dennis & Co. es es НЯ 994 3 4 
Iron and steel stay wire, ditto СЕ ae ry Ke $8815 0 
Insulated wires, ditto .. vs is ДЕ $4 T 200 0 0 
зов arresters, International Electric Co... s 804 1 8 
Primary batteries, Atlas Carbon and Battery Co. „© 70 0 0 
Instruments, Ericsson Bell Telephone Co. is .. 2,516 17 6 
Switch tables, ditto  .. M m os 1,274 0 0 


£14,426 511 


The engineer advised that it will be cheaper for the erection of 
the overhead work and the fixing of the subscribers' instruments to 
be carried out by workmen in the immediate employ of the Cor- 
poration, rather than that any of the tenders for this work should 
be accepted. The following are the particulars of the most favour- 
able tenders for the performance of this work :— 


Execution of overhead work, Reid Dros. .. oo £4,854 10 9 
Fixing of subscribers’ instruments, ditto .. ix 802 0 0 
£4,656 10 9 


— 


Mr. Bennett advises that several hundred pounds will be saved 
upon this amount if the Corporation undertake the work them- 
selves. The Committee therefore recommended the Council to 
reject all the tenders for the erection of the overhead work and the 
fixing of the subscribers’ instruments, and (o authorise the Com- 
mittee to engage the necessary staff, and to arrange for the 
execution of the work under Mr. Bennett’s supervision. The 
Committee also received the following tenders for the construction 
of the necessary switch-room on the site at the Pavilion granted by 
the Council :— 


A. Crowhurst, Chichester. БЕ ja 83 4907 0 0 
W. A. Field & Co., Brighton E ks 88 is 930 0 0 
Payne, Norman & Co., Brighton. T ss ar 984 0 0 
Box & Turner, Ardingley "n - vi és .. 1,057 0 0 
Sattin & Evershed, Brighton.. T is ar .. 1,081 0 0 
J, Longiey & Co., Crawley .. Ss T E .. 1,140 0 0 


The Committee recommend that the tender of Messrs, Field & Son 
be accepted. The total amount of the tenders for the several works 
above set out is £15,333 5s. 11d., which, added to the estimated 
cost of erecting overhead work and fixing subscribers’ instruments, 
makes the actual cost of the work ia the smaller areas £19,989 168. 8d., 
and the Committee recommended that the work be put in hand 


forthwith. 


German Cables.—Germany is planning the laying of 
cables from the Azores to Dutcn Guiana. The Washington corre- 
spondent of the Daily Telegraph states that this is part of Germany's 
programme for the construction of cable lines, in order to avoid 
being dependent on the English wires in time of war. 


Paris Telephones.—A Times telegram says that, on 
accouat of the deficit and other difficulties, the reduction of the 
Paris telephone rate from 400 francs to 300 francs a year, which 
was promised for New Year's Day, will not take effect. 


Venezuelan Telephones.—A telegram from Caracas 
dated the 12th inst. states that the Venezuelan Government has 
seized the English Telephone Company's office, and has appointed 
its own managers. 


The Pacific Cable.— In the House of Commons on 
Wednesday, Mr. A. Chamberlain (for the Secretary of State for the 
Colonies) in answer to Sir E. Sassoon, said: The length of the 
recently laid Vancouver-Fanning section of the Pacific cable is 
3,457°76 nautical miles. The central wire of the conductor is gur- 
rounded by spiral copper strips, and the average weight per nautical 
mile of the completed conductor is 607 Ibi, having а resistance of 
1:990 В.А. ohms per nautical mile at a temperature of 75° F. The 
inductive capacity of the core, as laid and tested by a null method, 
ig 0:419 microfarad per nautical mile. Owing to the want of tech- 
nical precision in the question relating to the resistance of the di- 
electric reduced to 75° F., there is some uncertainty as to the exact 
information required ; but, assuming that the question refers to the 
dielectric resistance after one minute's electrification reduced to 
75° F. and to atmospheric pressure, this value is 1,726 megohms per 
nautical mile as calculated from the testa made after the laying of 
the cable. The signals were received on the syphon recorder. 
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Telegraphic Interruptions and Repairs :— 


CABLES, INTERRUPTED, REPAIRED, 
Latakia-Cyprus oe as eo ee ee ee June 20, 1899 ee eo 
Communication with Carthagena and Barran- 
quilla (Columbia) 28 ; T .. Deo. 8, 1900 " 


Trinidad-Demerara No.1 ae ee oe ee Aug. 27, 1901 oe ee 
Dominica-Martinique .. as os oe А А 
Dominica-Guadeloupe.. a > ve .. Nov. 4, 1902 
Bt. Lucia-Martinique es ee eo 
Guadeloupe- Martinique ey ec, Г P . T 
Santa Cruz de Teneriffe to Tejita de Teneriffe July 4, 1902  .. oe 
Puerto Plata - Martinique ЕЯ a .. July 10, 1902 .. s 
Guantanamo-Mole St. Nicholas .. Aug. $, 1902 .. 
Cayenne-Pinheiro ae 0 * ee ee ГЕЈ Aug. 13, 1902 ee ee 
Bt. Lucia-Bt. Vincent .. oe T vs •. Sept. 19, 1902 oe 


Reissi-Issa ee Oct. 22,1902. .. s 

Reissi-Yemani .. m e .. Oct. 22, 1902 .. ae 

Cadiz-Teneriffe .. M 5% . Nov. 3, 1902 .. ‘ 
LANDLINES :— 


Route ria Hanekin on Persian territory .. .. Бер, 94,1900 .. eo 
Communication with Tientsin and Taku via 
Helampo oe ee ae ee oe ee July 18, 1900 .. oe 
Communication with Maranham .. 4 .. Bept. 19, 1902 ae 
Roime-Constantinople .. Y 825 .. Dec. 18, 1902. 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Barrow.— January 5th. Two 250-Kw. steam generators, 
switchboards and piping. See “ Official Notices " December 5th. 


Blackpool .—December 24th. Poles, arms and brackets, 
cables, trolley wire, bonds, insulators, &c. See "Official Notices ” 
December 12th. 


Brighton.—December 23rd. Tramway tracks, bonding, 
and wood paving. Bee Official Notices November 28th. 


Bristol.—January 6th. Surface condensers for Avon- 
bank station. . Bee '' Officia] Notices " to-day. 


Brockley.— December ?2nd. The Parish Council invites 
tenders for the lighting by electricity of the streets of Brockley 
Village. Mr. E. J. Wyatt, Clerk to the Council. 


 Brussels.— December 24th. The Belgian Post and 
Telegraph Administration want tenders for galvanised iron wire, 
and telegraphic and telephonic instruments. 


Bucharest.— December 24th. The Department of Posts 
and Telegraphs want tenders for 50,000 kilos of galvanised steel 
wire of 2 millimetres thickness. 


Buluwayo.— February 26th, 1903. Establishment, and 
working of an electric tramway. See ‘Official Notices” Nov. 21st. 

Canterbury.—-January Ist. Tell-tales, clocks and bells. 
See “Official Notices” to-day. 


Clacton.—December 22nd. Two Economic boilers, 
piping; two 100-kw. steam dynamos, balancer and boosters; 
switchboard; cables, &c.; accumulators; crane. See “ Official 
Notices" November 14th. 


Devonport.—December 29th. Overhead equipment for 
Corporation tramways. See “ Officia] Notices " December 5th. 


France.—January lst. The Prefectural authorities of 
the department of Calvados are inviting projects until January 1st, 
1903, for the construction and working of an electric tramway, 
for the transport of passengers and goods between Trouville and 
Honfleur, a distance of about 10 miles. Particulars may be 
obtained from, and proposals are to be sent to, La Prefecture de 
Calvados, Caen. 


Glasgow.— January 5th. 100 electric motor equipments 
and spare parts. See "Official Notices" December 12th. 


Hebden Bridge.— December 22nd. Gas engines, 
dynamos, booster and balancers, battery, switchboard, crane and 
cables. See Official Notices December 5th. 


Lowestoft.— January 7th. Motor cars, trucks, motors, 
and equipments, and track sweeping and watering car. Sce 
* Official Notices" December 12th. 


Newport (Mon.).—Messrs. G. F. Lovell, Monmouth Con- 
fectionery Works, Newport, require an electric lighting installation. 
Particulars of C. D. Copland, M. I. E. E., Westgate Chambers, New- 
port. 


Oldham.—December 30th. 


Cables, joint boxes, &. 
See “Official Notices ” to-day. 


Partick.—January 6th. Arc lamp columns, arc lamps, 
mains, &:. See Official Notices to-day. 


Roumania.—December 24th. The Roumanian Post aud 
Telegraph authorities in Bucharest are inviting tenders for the 
supply of 50 tons of galvanised steel wire ? mm. diameter. 


Salford.—December 20th. 1,140 yds. of lead-covered 
cable. See Official Notices December 12th. 


Spain.— December 26th. The municipal authorities of 
Trujillo (Caceres province) are inviting tenders until December 
26th for the concession for the electric lighting of the town during 
a period of five years. Particulars may be obtained from, and 


and tenders are to be sent to, El Secretario del Ayuntamiento de 


Trujillo (Caceres). 


Stalybridge.—January 5th. Cables, telephone and test 
wires, high and low tension switchboards for main and sub-stations. 
See “ Official Notices" December 12th. 


Stepney.—January 15th. 
* Officia] Notices " to-day. 


Stoke - upon - Trent, — January 14tb. Destructor, 
boilers, pumps, conveyor, economiser, steam dynamos, balancer, 
boosters, switchboard, battery, mains, &c., crane, and workshop 
machinery. See Official Notices December 12th. 


500-Kw. steam dynamo. See 


Sunderland. — January 2nd. Lancashire boiler, with 
fittings, &c. See Official Notices December 5th. 


SNwansea.—January sth. Wiring and fittings for new 
harbour offices, See '' Official Notices " to-day. 


Swindon.— December 29th. Wiring of Town Hall. 
See “ Official Notices " December 12th. | 
Wallasey.—January 15th. Steam dynamo, Lancashire 


boiler, condensing plant and cooling tower. Bee “Official Notices” 
December 5th. 


Wigan.—JDecember 29th. Switchboard extensions, and 
supply of cable. See “ Official Notices " December 12th. 


Wellington, N.Z.—January 21st. Supply and installa- 
tion of all material, including power house equipment, overhead 
work, track work, feeders, tramcars, &c., for tramways. See 
“ Official Notices“ December 12th. 


CLOSED. 
Ashton-under-Lyne. — The T.C. has accepted the 


following tenders:---Messrs. Chamberlain &  Hookham, Ltd, 
Birmingham, for altering meters to 240 volts; Messrs. G. F. 
Milnes & Co., of Hadley, for telescopic tower waggon, with 
revolving platform, and the necessary tools. 


Bradtord.—The tenders of the undermentioned firms 
have been accepted for the year’s supply of electric motors to the 
Corporation: — Keighley Electrical Engineering Co., Ltd., 30 
44-H.P.; Rhodes Electrical Manufacturing Co., 24 7-H.P.; Phenix 
Dynamo Manufacturing Co., 15 10-H.P. 

The B.T.H. Co., of Rugby, has secured an order from the Corpors- 
tion for 11,000 B.T.H.-Edison incandescent electric lamps, this 
being a repeat order to one received three months ago from the 
same Corporation for a similar quantity of B.T.H. lamps. 


Burton-on-Trent. — The T.C. on December 1th 
accepted the tender of Messrs. R. W. Blackwell & Co., Ltd , of 
London, for overhead equipment of the tramways at £5,621: 
and that of the British Insulated and Helsby Cables, Ltd., of 
liverpool, for electric light mains for the tramway service, at 
£1,183. 


Bury St. Edmunds.—The T.C. has accepted the follow- 
ing tenders :-— Меввгв. John Fowler & Co. (Leeds), Ltd., fora Belliss 
engine and Fowler's dynamo, at £964; Messrs. Cole, Marchent and 
Morley, for surface condensing plant and oil trap, at £484 ; Mr. H. G. 
Frost, extensions to generating station, £442. 


Chesterfield. The Т.С. has ordered certain engines, 
&c., from the British Westinghouse Co., at £2,999. 


Derby.—The Derby Co-operative Society have decided 
to instal Willans engines for direct coupling to dynamos of Mather 
and Platt's make for supplying power to their new premises. 


DBurham.—The owners of the Binchester Colliery have 
decided to instal a compound 360-н.р. Willaus engine for direct 
coupling to a multi-phase generator of the A.E.G. type. This 
plant is to be used for supplying power to motors in their colliery. 
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Finchley. —The U. D. C. have accepted the following 
tenders in connection with their electric lighting scheme: — Boilers, 
R. Hornsby & Sons, Ltd., £1,295; engines and dynamos, Sunder- 
land Forge Co., Belliss- Sunderland Forge sets with Carrick and 
Ritchie crane, £2, 264; cables, &c., Callender's Co., £10,107. The 
three lowest tenders for storage batteries were £850, £908 and 
£970 by German firms, and the lowest tenders by English firms 
were £1,290 and £1,295. The U.D.C. has therefore authorised the 
electrical engineer, "Mr. Calvert, to visit the works in Germany 
before any tender for batteries is accepted. 


Gravesend,— The T.C. has accepted the tender of 
Messrs. Galloways, Ltd., Manchester, for the supply of a boiler for 
the electricity works, at "£540. 


Heckmondwike.—The U.D.C. has accepted the tender 
of the Stirling Boiler Co. for the supply of a boiler for the electric 
light works. 


London.—The London County Council received the 
following tenders for the wiring, fittings and bellwork at the Fire 
Brigade Stations mentioned: 


CLAPHAM STaTION. 


£ d. 
F. J. Coleby & Co. еее) 233 So 0 
Southern Electrical Installation Co. a зо 3 0 
Wenham € Waters, Ltd. . - EM es 323 15 0 
E. Thornton . = жа es gem a .. 321 16 0 
J. Bakewell & Co. En a As "X IM .. 824 18 0 
Barlow Bros. X CO. a Be 25 M .. 810 0 0 
Lawrence « Co. Bee si 2 "m Aa .. RO 0 0 
Nunn, Watts & CO.. i 7 8 4% .. 340 0 0 
W. Mossop & Co. - us x БУ ПИ .. 887 16 0 
A. E. Bennett & Co S zs x "T .. 89110 0 
Jackson Bros. .. 2 e one ats £x . 415 18 6 
W. G. Murrin .. us s$ da EN Us .. 55410 0 


HIGIHUBYW STATION. 


> £ s. d. 
F. J. Coleby € o. аб ^ . (accepted) 176 5 0 
A. H. Marshall .. m fe "e =, i .. 2930 0 0 
Nunn, Watts X Co... E к» = a .. 9335 0 0 
Barlow Bros. & Co... © Ri . vO 0 0. 
Southern Electrical Installation Co. da ex .. 257 0 0 
Lawrence & Co. x af id .. 260 0 0 
J. Bakewell & Co. = em i E zs .. 275 0 0 
Wenham & Waters, Ltd. m "m Eh .. 281 10 0 
W. Mossop & Co. я m uo b s .. 288 12 0 
H. Sutton & Co. is T i on PA .. 290 9 7 
Jackson Bros. .. ee = " S - .. #02 6 0 


Lourenco Marques.—Messrs. Macartney, McElroy and 
Co. are stated to have secured the contract for a complete system 
of electric tramways, including power station, overhead line, rolling 
stock, &c., for Lourenço Marques at a cost of £100,000. 


Neucastle-on-Tyne.— We have already announced that 
the tender of Messra. Victor Coates & Co., Ltd., of Belfast, has been 
accepted for the new engine for the Newcastle- upon- Tyne electric 
tramway extension. The engine is to be of the firm’s well-known 
triple vertical type, and is to be capable of a daily load of 3,000 
I. H.P. This order follows 195 two sets of 1,000 1 H. P. each, already 
started to work in the same station, a significant fact. 


New port (Mon.). — The Corporation has ordered cable 
for tramways extension from Messrs. W. T. Henley's Telegraph 


Works, Ltd., at 4605. 


Salford.— The Corporation bas accepted the following 


tenders for the electricity works: — Howard Conduit Co., Ltd., of 


Manchester, for 450 yards of patent waterproof covered cable 
at £166 178. 6d., with 3d. per yard extra for supervision of lay ing; 
Messrs, Lloyd & Lloyd, Ltd, for wrought-iron pipes and bends; 
the Staveley Iron Co. for cast-iron pipes and bends; the Howard 
Conduit Co., Ltd., for asphalt troughiag; Messrs. Chamberlain and 
Hookham, Ltd , for continuous current meters. 


South Africa. — According to the British and South 
African (Tazette, the Westinghouse Co., of Pittsburg, have secured 
an order for six electric locomotives and two steam turbz-generators ; 
the same company are to lay down a complete tramway system 
for the De Beers mines. 


Southport—Ziverpool, — Messrs. Yates & Thom. of 
Blackburn, have secured the contract for the supply of engines and 


- boilers to the Lancashire and Yorkshire Railway Co., for the gene- 


rating station in connection with the electrification of the South- 
port and Liverpool line. 


Warrington, — The T.C. has accepted the tender of 
Messrs. Johnson & Phillips, of Old Charlton, for the supply of 
cables for the next 12 mouths: at £1,115. 


Wigan.—The Electric Light and Tramways Committee 
has accepted the tender of Messrs, Hurst, Nelson & Co., for the 
supply of 18 siugle-deck bogie tram cars with their own trucks, the 
British Thomson- Houston Co.’s equipments. 


FORTHCOMING EVENTS. 


Friday, December 19th.—At 8 p.m.  Electro-Harmonic Society. 
Smoking Concert at the Holborn Restaurant. The 
chair will be taken by Mr, James Swinburne, President 
of the I. E. E. 

At 8 p.m. Institution of Civil Engineers. (Students' 
meeting.) Paper to be real on Electricity Supply 
from Double Current Generators,” by Mr. P. R. Wray. 

Tuesday, December 23rd. At 8 p.m. Institution of Civil Engi- 
neers. Paper on ''Electric Automobiles,” by H. F 
Joel. 

Saturday December 27th.—At 3 p.m. Royal Institution. Lec- 
ture I., by Prof. Н. S. Hele-Shaw, F. R S., On Loco- 
motion: On the Earth—Through the water—In the 
air." 


NOTES. 


Christmas Holidays.— Next week the ELECTRICAL 
Rrvigw will be published on Wednesday morning instead of 
Friday. It will, therefore, be necessary for us to proceed to press 
much earlier tban is our custom. Will our friends kindly 
take note that matter should reach these offices as follows:— 

Editorial Matter (Articles, Correspondence; News, 4c.) must be 
received by Monday, mid-day, at latest. 

Advertisement Matter. New copy and alterations to existing 
advertisements by Saturday morning, December 20th. Official 
notices and small advertisements, by noon, on Tuesday, December 
23rd. 


The Nernst Lamp.— In the action brought against the 
Allgemeine Elek-Gesellschaft as to their patent concerning the 
Nernst lamp, the Reichsgericht has dismissed the plea of nullity 
against Nernst’s first patent, cancelling the judgment of the Patent 
Office. The validity of the patent is thus fully maintained, the 
plaintiff being condemned to defray the expenses. 


Boiler Explosions Acts.—The twentieth report on the 
working of the Boiler Explosions Acts, 1832 and 1890, which covers 
the year ending June 30th last, has just been issued. During that 
period 51 preliminary inquiries and 17 formal investigations have, 
under the Acts’ provisions, been held. The report includes an 
abstract of all the cases dealt with and a classitication of the causes 
of explosions and the types of the boilers which failed. The 
number of lives lost within the scope of this report was 30, and 
this corresponds very clcsely with the average of the past 20 years. 
—The Times. 


The British Electrical Friendly Societ y.—T lie first 
annual general meeting of the British Electrical Friendly Society 
was held on Monday last, the 15th inst., at Essex Hall. Mr. Garcke, 
chairman of the (‘entral Committee, presided, and those present 
included delegates from the 23 operating branches of the Society. 
In moving the adoption of the report and acconnts, the chairman 
drew attention to the fact that the high rate of sick pay granted by 
the Society rendered it doubly necessary for every member to 
exercise the greatest vigilance in regard to sick claims. The motion 
was seconded by the Rev. J. Frome Wilkinson, one of the trustees. 
The election of new representatives of the men upon the Central 
Committee then took place, and after a lengthy and instructivo 
discourse by the delegates upon various points connected with the 
detailed working of the Society, the proceedings terminated. The 
delegates were then entertained by Mr. Garcke at Anderton’s Hotel. 
After tea further speeches were made, in which stress was laid upon 
the fact that the rules had been drawn up with a view of ultimately 
extending the scope of the Society so as to include a provident 
fund and a pension fund. The membership of the Society is now 
nearly 1,500, and it is expected that several large new branches 


will be opened in the course of the next iew months. 


The Westinghouse Works : Strained Relations with 
Workpeople.—Our Manchester correspondent writes:—' For some 
time past there has been considerable friction between the local 
branch of the Amalgamated Socicty of Engineers and the officials 
of the British Westinghouse Co., at Manchester, on the questions of 
payment for overtime and the number of hours constituting night 
shifts. According to the demand of the Westinghouse Co., 473 
hours have to be made in five nights of 94 hours, which is contrary 
to the custom of the district, as recoguised by the Amalgamated 
Society of Engineers, which is 45 houre, made up of five nights of 
9 hours each, and paid for at the same rate of wages as for 53 hours 
in the day. So far, the British Westinghouse Co. have ignored all 
the representations put forward by the local officials. of the Amal- 
gamated Society, who contend that they cannot recognise, so far as 
their members a'e concerned, any special conditions for the British 
Westinghouse Co. which would give them an unfair advantage over 
other engineering employers in this district; and already there is 
talk of à withdrawal of the Amalgamated Socicty's members from 
the Westinghouse works, unless tney are paid the recognised rates. 
The matter is to be considered this week at & meeting of the 
Amalgamated Societys members who are in the company's 
employ, and a decision one way or the other is expected to be 
arrived at." 
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Personal.—On Saturday last, December 18th, Mr. Р. W. 
d'Alton, chief engineer of the Central London Railway, was 
the recipient of a testimonial in the shape of a very handsome 
silver tea and coffee service. The presentation was made by Mr. 
E. M. Malek, chief assistant engineer, on behalf of over 400 
members of the official and general staff of the Engineering Depart- 
ment, who wished Mr. d'Alton every success in his new sphere of 
action with Messrs. Dick, Kerr & Co. 

Mr. R. W. Phillips has-been presented with a dinner service and 
Bet of carvers by the Bromley and Croydon staffs of the National 
Telephone Co. on his marriage. 

Last Saturday evening Mr. C. H. Garland was presented with & 
cheque for £72, in recognition of his work during the last ten years 


as secretary of the Postal Telegraph Clerks’ Association (London 


Branch). The presentation included a donation of 250 francs from 
French telegraphists. 

The Shah has conferred upon Mr. Jules de Meray, the chairman of 
the Sir Hiram Maxim Electrical and Engineering Co., the rank of 
Commander of the Order of the Lion and the Sun. His Imperial 
Majesty, in August last, visited the Maxim Electrical Lamp Works, 
at Gillingham Street, London. 

We learn from a contemporary that Mr. F. H. Mills, electrical 
engineer to the Natal Government Railways, is now in England on 
six months’ furlough. Before leaving for home, he was presented by 
оош staff with a handsome dressing case and silver spirit 

Mr. Jul. H. West, has opened an office at Halleschestr, 20, Berlin, 
B.W., where he will practice as a consulting engineer on all 
matters relating to telephony, telegraphy, electrical signalling, &c. 
Patent work and technical translation duties will algo be under- 
taken. 


Yorkshire College Engineering Society,—On Monday, 
December 8th, Mr. H. Ade Clark lectured to the members of this 
society on The Diesel Oil Engine." 


Appointments Vacant.—An engineer-in-charge for 
Belfast at £2 58. per week; at Erith, an outside assistant engineer 
at £104 and a shift engineer at £91; a chief assistant electrical 
engineer at £2 10s., an electrician-in-charge at £2, and a junior 


electrician-in-charge at £1 10s., for Hornsey; a senior electrical | 


engineer for Gibraltar at £300; mechanical electrical engineer 
for Croydon Mental Hospital at 358.; а shift engineer for East- 
bourne (£104 per annum); shift engineer for Perth (30s.). Bee 
„Official Notices to-day. 


Edwards Air Pump. — In our article on the Cleck- 
heaton electricity works last week, we mentioned that the con- 
densing plant was supplied by Messrs. Alley & MacLellan; we 
ghould add that the air pumps are of the Edwards patent type. 


High-Speed Electrical Generating Plant. — A 
paper was read before the Institution of Civil Engineers on 
December 2nd, on the above-named subject, by Mr. T. H. Minshall. 
The paper was written with the object of comparing the relative 
advantages of high and low-speed combinations for the purpose of 
generating electricity. Causes which limited tbe increase of speed 
in engines and dynamos were first considered. The advantages of 
various types of valve-gear were then discussed, also the reasons for 
discarding poppet and flat slide-valves, and the troubles attending the 
use of the latter. T'he next point considered was vibration in 
single, two or three-crank engines, some account being given of the 
various means by which the trouble had been overcome. The stresses 
due toinertia of the moving parte werethen dealt with, various figures 
and diagrams taken from actual practice being given. The author 
showed that the speed of continuous-current combinations was asa 
rule limited by that of the dynamo, but that the speed of alter- 
nators, on the other baud, was generally limited by that of the engine, 
and could be made considerably higher with advantage. Tables 
were added giving the comparative cost of high and low-speed 
electrical machinery in actual practice. A comparison was then 
made of the governing of the two types of engines, it being shown 
from figures and diagrams taken from machines in actual operation 
that the speed and voltage regulation (both temporary and 
permanent) of high-speed machinery on variable loads could be 
made as close as was required. Some attention was given to the 
question of parallel running. the advantage being shown to be in 
favour of high-speed apparatus; the results of some experiments 
made to measure tbe variation of the crank-effort were also 
appended. Details of a large number of recent tests of mechanical 
efficiency and steam consumption of various types of engines were 
given. The effect of clearance upon the economy was referred to, 
the results of some special experiments with artificial clearance 
being presented to show that in bigh-speed engines at least the loss 
from this cause was less than was usually believed. "The use of 
superheat was then discussed, with a number of examples from 
actual practice. Re-heaters and jackets were next dealt with, it 
being shown tbat the latter as & rule were of little value in high- 
speed engines. The efficiency of expansion and cut-off governors 
was compared in the light of certain special experiments made for 
the purpose, it being shown that the difference in economy was less 
with higb-speed tban with low-speed engines; after which followed 
a discussion of the comparative merits of triple and compound 
engines. Numerous examples of reeent economy tests from com- 
bined sets were then given at full, light and variable loads, as well 
a8 the results of some experiments made to compare the con- 
sumption upon steady and variable loads. Figures dealing with 
the repairs and attendance in various central stations were given. 
Finally, the author considered the capital cost, and the bearing 
which the load factor had upon the latter. 


‘suitable salts or oxides. This 


Electricity in the Manufacture of Glass —4A 
method of melting glass by means of alternate currents is described 
in Tekn. Tidsskrift. The process is based on glass in the molten 
state becoming capable of conducting electricity. А certain 
amount of glass is fused, and the fluid mass is inserted in an 
alternate-current circuit, when on account of the resistance the 
molten glass offers to the current, the electrical energy is converted 
into heat, the melted mass thus becoming still more highly heated, 
On adding suitable amounts of raw material, the heated glass mass 
giving off heat to the latter fuses it aleo to glass. The fluid glass may 
be taken away progressively, provided enough be left to conduct the 
current. Both the introduction ef raw material aud the removal of 
the manufactured glass thus going on without intermission, the 
process may be made perfectly continuous. 


New Insulating Material.—A process has been 
patented by the E.A.G. vorm. Schuckert & Co. for impregnating 
asbestos with inorganic precipitates insoluble in water, such as 
are formed between the fibres the chemical conversion of 
tor after drying compares very 
favourably with the mica or press-board at present in use, and it is 
preferable to the latter and to organic insulators in general, as in 
the case of its being pierced no channel of conductive carbon is 
produced. It is claimed that this material will stand with 
perfect safety even very high pressures, and possesses an insulat- 
ing power very much higher than any material so far in use. 


Electricity v. Soap.—An electrical washing machine 
has, according to the Buda-Pesth papers, been invented by Josef 
Nagy, of Szegedin. With this machine the use of soap is dispensed 
with, the electric current being intended to take away any stain or 
grease. This machine is said to be capable of washing as many as 
200 or 300 pieces of linen without the assistance of a man being 
required. 


THE CENTRAL STATION ENGINEER. 


LI 


Мв. О. F. FaaNors, of Aldershot, has been appointed burgh elec- 
trical engineer in connection with the tramways and electric light- 
ing undertakings of the Kirkcaldy Corporation. There were 67 
applicants for the post. Mr. Francis served his time at Sandy- 
croft, and later was assistant engineer at Bootle. 

Mr. Du Veras has resigned the position of assistant engineer at 
the Bristol Corporation electricity works. 

Councillor Barlow, at the request of the Ashton-under-Lyne 
Electricity Committee, has given notice that at the next meeting of 
the T.C. he will move that the salary of Mr. A. N. APPELBEE, elec- 
trical engineer, shall be increased by £100 a year as from November 
lst last, Mr. Appelbee having consented to continue his services 
for not less than two years. 

Mr. C. M. Накреввон, assistant engineer at Dee Village elec- 
tricity works of the Aberdeen Corporation for three years, has left 
to enter the service of the British Westinghouse Co. His friends at 
Aberdeen presented him with an illuminated address and album of 
photographs on his departure. 

Mr. ALEXANDEB Perry, on leaving Bristol to take up an zy qud 
ment in the Twickenham E.E. Department, has been presented by a 
number of friends with a silver-mounted umbrella апа an illumivated 
address. 

Worksop U.D.C. has appointed Mr. H. A. BesT, of Bradford 
(Yorks), as assistant electrical engineer. 

Mr. WILLIAM Bore, late of Pinkston Power Station, Glasgow, 
has been appointed station superintendent at Reading. 


NEW COMPANIES REGISTERED. 


Fife Electric Power Co., Ltd. (65,736).—This company was 
registered on December 13th, with а capital of £80,000 in £10 shares, to produce, 
store, supply and sell electrical energy and power and electricity of all kinds for 
public and private lighting, traction, power, heating, chemical, trade, manu: 
tacturing and other purposes in Fife or elsewhere. The first subscribers (cach 
with one share) are:—R. W. Stewart, Dunfermline, bleacher, К. Russell, 
Markinch, paper maker; R. 8. Portheim, Scottish Liberal Club, Edinburgh, 
engineer; R. H. Sankey, 82, Grosvenor Place, S.W., Lieut.-Gen., K.C.B., R.E., 
A. R. Holland, Leesons, Chislehurst, gentleman; T. O. Callender, West Heath 
House, Abbey Wood, Kent, engineer. No initial public issue. The number of 
directors is not to be less than five nor more than ten; the subscribers are 10 
appoint the first, Remuneration as fixed by the company. Registered office; 
6, Great George Street, Westminster, 8.W. 


James C. Haydon, Jesseville, Lucyerne, Pennsylvania, U.S.A., manufacturer: 
Clement R. Wood М 18 ' 


Dr 


Taf. caet: 
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SUPPLY STATION ACCOUNTS. 


THE accounts of the Islington undertaking 


Islington for 1901 are the second issued since the transfer 
Borough Council from Vestry to Metropolitan Borough Council, 
Electricity and as the previous accounts covered a period 
Accounts. of 15 months, it is impossible to make any 


useful comparisons between the figures for the 
two nominal years given below. Under the late Vestry the 
financial year, or at least the period covered by the annual accounts 
of the electricity department, ran from January to December, 
whereas now, in order that the period should be coincident with 
the general rate accounts, it is from March to March. The heavy 
capital expenditure on works and extensions, which was un- 
productive in the previous accounts, was partially, at least, 
revenue-earning during the last period covered by our analysis, and 
the policy of the Council in fostering a day load has had some 
effect, although we do not suppose that Islington can expect to vie 
with St. Pancras or Shoreditch in this respect. 


GENERAL STATEMENT. 


1900. 1901. Inc. 
Total capital expenditure £322,934 £365,843 243,509 
Number of units sold ... .. 2,924,057 2,186,044 — 188,018 
Total maximum load, k. w. 1,419 1,826 407 
Gross revenue £42,425 441,334 —£1,091 
Gross expenditure. £29,567 £24,640 — 24,987 
Gross profit - .. £12,858 £16,004 £8,836 
Average price per unit sold T: 431d. 445d. + 14d. 


The prices charged remained at 7d. and 4d. on the sliding scale, 
with a power rate of 2d. per unit. The price for street lighting was 
34d. per unit, which included all charges for the provision and 
maintenance of the public lighting mains, lamps and columns. As 
Mr. Albert Gay, the borough electrical engineer, mentions in bis 
report, the improved figures are certainly due in part to the 
increase in the number of units for private supply as compared with 


the public lighting. 
The change isquite obvious:— 88 
Private supply. publie lighting. publio 
Units. Revenue. Units. Revenue. lamps. 
1899 686,225 £15,254 660,212 £9,628 333 
1900 1,188,821 £25,259 1,135,236 £16,556 398 
1901 1,252,595 £26,962 933,449 £13,612 400 


This accounts for the slightly higher average price received per 
unit sold. 
REVENUE STATEMENT. 


1900. 1901. 
15 months. 12 months. 
Gross, Per unit. Gross. Per unit. Ino. 
Sale of energy Tm . £4], 744 431d. £40,557 4°45d. + 14d. 
Meter rents ee ee 581 064. 656 08а. + 02d. 
Sale of lamps, &c. А — 23 2 E PN 
dor aha cee и | 100 01d. 121 Old. 00а. 


£42,425 438d. £241,884 4:544. + 16d. 


eS — — —— — ſ 


Gross re venue 


The fall in the price of coal, coupled with other economies, has 
brought about & substantial decrease in the working costs. Had 
not the extensions of plant, coincident with the opening of a new 
boiler house, rendered it necessary to employ additional staff, the 
item of wages would probably have been further reduced. The 
total cost is now kelow 22d. per unit. 


Cost OF PRODUCTION. 


1900. 1901. 
15 months. 12 months. 
Gross. Per unit. Gross. Per unit. Ino. 
o . £19,633 1:41d. £10,617 1°17d. — 24d. 
р, waste, wages, engine} 3.034 31d. 2,870 82d. + 014. 
palsies and wages 4 
nera ° — 
ee on and attending arco J 5, 551 558d. 5,036 55d. 03d. 
8. 
Repairs! and maintenance of 
engines, boilers, es} 2,338 24d. 1,572 »17d. — 07d. 
dings, and repairs to 
public lamp: 

Works costs £24,556 2: 2:54d. £20,095 9:91d. — 33d. 
Bent, rates aad taxes 1,425 ‘15d. 1,431 °16d. ＋ 01d. 
мнен. expenses. 

Deer, богау, iE 2,410 25d. 2,137 23d. — 02d. 
General t .blishbm 
аа. stationery 24 1,128 11d. 937 104. — Old. 
» law charges and 
ther уса 
ep ре 33 004. 40 OOd. +004. 
Тоба! coste e. 629,507 3:054. 624,640 9.704. — 354. 


[слу bs. COO аслана — — — 


The deficit of £1,027 for 15 months’ working (including two 
winter quarters) has been turned into a profit of £1,402 on 12 
months’ working, and this with an increased cap ital c 
including interest and redemption of £1,354, and an output of 
138,000 unite less than in the previous period. The gross profit 
being £3,836 more, enabled the extra £1,407 financial charges to be met 
with а balance of £3,429 over, and this turned the loss into & profit 
as given below :— 

Pnorrr STATEMENT. 


1900. 1901. 
16 months. 19months. 
Interest on loans and deposits £9,099 £10,781 
Sinking fund for repayments duh io ei 4,786 4,511 
Net profit carried forward .. .. e č œ — 1,027 1,402 


Gross profit .. а... £12,858 £16,694 


CITY NOTES. 


Isle of Thanet Electric Tramways and Lighting Co, 


LOBD ARTHUR BuTLEE presided at the meeting of this company, 
held at Salisbury House on Tuesday, and in moving the adoption 
of the report as printed in our columns last week, called attention 
to the fact that the revenue account dealt with 18 months (to Sep- 
tember 30th, 1902), though it was only at this time last year that 
the present proprietors came into existence, the tramways having 
been carried on up to that date.by the contractors who constructed 
and equipped them. The general balance-sheet had, however, 
been brought down to the end of November. The item of £9,228 
for sundry creditors, included about £8,000 balance due to the 
contractor. The item of £9,261 for extra works was made up of 
details not included in the original contract, and sundry plant and 


‘materials required by the company and taken over by them. The 


item included some expenditure which could not have been 
anticipated, such as the extra size of the sub-station at Margate ; 
also provision of water supply by means of their own wells, thus 
saving hundreds of pounds per annum. In regard to the item of 
£4,524 for additional electrical «quipment and traction cables, this 
expenditure had been incurred in the farther development of the 
heavy summer traffic. It was thought advisable to add auxiliary 
cable to prevent stoppage of the traffic through any unforeseen 
damage to the existing cables. The £2,277 included the purchase 
of freehold land for sub-stations at Margate and Ramsgate, and 
also car shed accommodation at the power station. When the line 
was opened, as traffic developed, the 40 cars supplied under the 
contract were found to be inadequate; 20 new ones were therefore 
ordered, 10 of which had been delivered and were running last 
summer, and the other 10 would be ready for next season. The 
accounts included £12,045 for additional rolling stock. Owing to 
the very sharp nature of the curves and the steep gradients, it was 
found necessary to remodel the trucks of the cars originally 
delivered. The directors were of opinion that the cost of this 
work was not a legitimate charge against one year’s revenue, and 
they decided to charge it to a special car account, and had this 
year written off £1,000, one-half of the amount. The item for 
compensation was an exceptional amount, +2,600, and nearly the 
whole of it arose from the regrettable accident which occurred 
more than a year ago. The company was now its own insurer up 
to £500 for any one accident, and it had effected a policy at 
Lloyd's for insuring themselves against large disasters in future. 

The accidents which had occurred since the serious one referred to 
had been of a very trivial nature. The oil lamps on the centre 
poles had given place to the electric lamps. Owing to the high 
cost of carriage upon coal bearing such a large proportion to 
the first cost of the coal, thcy had bought the best quality of 
steam coal, and by the use of this they saved in the quantity 
required. Under an cld Act the company had to pay la. per ton 
toll on every ton of coal delivered at the power station. The 
maintenance of their rolling stock muet always be an expensive 
matter because of the sharp curves and steep gradients involvin 

constant use of the brakes and great wear and tear of wheels and 
rails. These charges as well as that of the permanent way 
maintenance must always be in excess of those for a tramway 
traversing а flat district. Exceptional difficulty was experienced in 
making arrangements for the traffic of a district such as the Isle of 
Thanet, for there was great pressure during the summer, and in the 
winter the traffic was very small. This involved the employment 
of a large staff during a comparatively small part of the year; this 
had to be reduced when the summer season was over, and it was 
not an easy mattertoarrange. The passengers carried from October, 
1901, to March, 1902, were 1,233,000; but in the summer months 
from April to September last they were 3,339,442, or a difference 
of over 2,000,000. The company experienced considerable loss on 
last winter's traffic owing to. want of experience of the traffic 
required in Margate and Ramsgate. Profiting by last year's 


. experience they were now working the traffic at a reduction 


varying from £70 to £100 I week as compared with the corre- 
sponding period last year, while the receipts were about the same. 
After referring to the bad effect of the severe weather, and of the 
postponement of the Coronation which interfered with holiday 
makers' arrangemente, the chairman said that they hoped that the 
supply of current for lighting purposes in the winter would 
make up for the lessened traffic receipts. The installation 
of the public lighting at Margate had to be postponed 
owing to arrangements with the Corporation not being completed. 
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The directors thought it prudent to carry the balance of £12,828 
forward this yesr; this time next year they would be in a better 
position to judge as to what distribution they could offer. 

Mr. Hy. Brown seconded the motion, and mentioned that if they 
got afair season next year they should earn a dividend; it might 
not be much, but he believed it would be over 2 per cent. 

A discussion then ensued in regard to the various items in the 
accounts, and these having been replied to by the chairman, the 
report was approved. 

Mr. Brown was re-elected a director, but Mr. Gardner was unable 
to attend the meetings through indifferent health, so had retired. 

The auditors were also re-elected, and & vote of thanks to Lord 
Arthur Butler terminated the proceedings. 


India-Rubber, Gutta-Percha and Telegraph 
Worhs Co., Ltd. 


Mason Darwin presided at the meeting of this company held at 
'106, Cannon Street, E.C, on Tuesday last, and in moving the 
adoption of the report, which appeared in our last issue, he said that 
they were able to continue to recommend a distribution which, with 
the interim dividend of June last, made 10 per cent. for the year. 
The chairman of the last meeting said that the company had 
secured a contract for the making and laying of a cable to connect 
San Francisco with the Sandwich Islands. Their cable steamer 
Silvertown bad arrived at San Francisco and had landed the 
Californian shore end, and was now engaged laying to Honolulu, 
about 200 miles being payed out. They hoped that the cable would 
be able to commence working before this month terminated. Mr. 
J. W. Mackay, who bid a large interest in the Commercial Pacific 
Cable, did not live to see the completion of the work which he had 
made his own, and which he believed would be of great value to 
California. Тһе Buccaneer cable steamer was now employed on 
cable repairing on the West African coast. The company’s general 
business showed a falling off in value, but. not so much in bulk. 
Lower selling prices were responsible for this to some extent, but 
there was also some shrinkage in business. The board were alive to 
the necessity of taking every advantage of new lines of business ав 
opportunity arose, and should the depression in general lines 
not pass away, as it had done on several previous occasions, those 
new lines would quite cover any deficiency that might arise. It 
was possible that the board might have to increase the accommo- 
dation at Silvertown to enable them to handle goods with greater 
dispatch than at present. They would appreciate the necessity of 
those changes if he informed them that they had in their pay about 
4,200 employes, and the number was ever growing. 

Mr. Ѕсотт seconded the adoption of the report, and after a few 
questions had been asked and satisfactorily answered, it was carried 


unanimously. 
Extraordinary general mectings followed, at which resolutions 


were passed enabling the company to hold intereste, &c., in other 
companies. 


——— 


South Lancashire Electrice Traction and Power Co. 


Tig report of the directors to October 31st, 1902, reads as 


follows :— 


During the period coverrd by the report, the constructional work has 
proceeded with as much expedition as circumstances permitted, Some delays 
* occurred in the eondnet of negotiations with various focal authorities, in the 
acquisition of property required for road widening, and in the completion of 
engineering contracts. These ditliculties have now been almost entirely over- 
come. Several sections of the tramway system have been open for traffic, and 
other sections are m an advanced state and nearly ready for public use. 
The section frou: Knotty Ash to Prescot (establishing communication between 
Liverpool and St. Helens) was finished in January last, and passed by the 
Board of Trade in April. It was not until the end of June that the Corporation 
of Liverpool joined up the City lines to these of Uhis company. Since the 
line has been working, the traffic receipts have been highly satisfactory. 
"he next section taken in hand (covering about 25 miles of track) extended 
from Bolton through Atherton and Leigh to Lowton, and from Tyldesley 
through Atherton to Hindley, and thence through Ashbton-in-Makerficld to 
Haydock. The construction was begun in October, 1901, but the causes 
already indicated considerably delayed the progress of the work. The Bolton— 
Lowton and the Tyldesley—Atherton sections were passed by the Board of 
Trade September 25th, 1902, and the cars commenced to run on October 20th. 
The directors believe that the service has given entire satisfaction to the 
people of the district. Considering the inclement weather, the receipts have 
been zood. The further sections joining up the system with St. Helens at 
Haydock are in a forward state, and will be ready for use in a few weeks’ time. 
There will then be in operation a direct tramwny service between Liverpool and 
Bolton, ri, St. Helens and the company’s trunk linc. The generating station 
and car shed st Atherton are finished as regards buildings necessary for the 
present requirements. The greater part of the electrical equipment has been 
installed and is at work. ‘he sub-station at Hindley is making good progress, 
The South Lancashire ‘Tramways Со, has given notice of an application to 
Parliament in the ensuing Session for a Bill to amend and enlarge some of 
the company’s powers. The directors bey to present the balance-sheet showing 
the company's position on October sist, 1902, duly audited. No profit and loss 
account is presented, as the company’s system was in partial operation too 
short a time to make such an account nseful or informing. On future 
occasions в full statement of revenue and expenditure will, of course, be 
presented to the shareholders periodically. In accordance with clause 93 of 
the articles of association, Mr. Edwin Adam retires at the ordinary general 
meeting, and is eligible for re-clection. Messrs, Chalmers, Wade & Co., the 
auditors, also retire, and are cligible for re-election. 


Sir J. A. Willox, M.P., presided at the ordinary general meeting 
of shareholders held at Liverpool on Friday. When moving the 
adoption of the report and balance-sheet, the chairman said that 
the carrying through of the scheme had involved enormous 
difficulties and many complications. The network of tramways 
which the company contemplated passed through the areas of a 


large number of local authorities, and he was bound to say that 
those local authorities did not always take a broad-minded and 
liberal view of public policy. They had been less constrained to 
promote the interests of the general community in the matter of 
cheap transport of passengers and goode, than in striving to secure 
to their immediate locality special Advantages for themselves at 
the general expense. The chairman spoke in detail of the progress 
of the works. The first constructional work was that of the light 
railway between Liverpool and Prescot. The Liverpool Corpora- 
tion had not linked up their lines from Old Swan to Knotty Ash 
until June, but it had been done, and the through service was 
begun at the end of June. The next section had Bolton for its base. 
Lines had been constructed and s regular service had been estab- 
lished between Bolton and Lowton, and between Tydlesley and 
Atherton on October 20th. The line from Atherton to Hindley had 
been completed and awaited official inspection by the Board of 
Trade. The extension from Hindley to Haydock was also in 
hand, and there was reason to believe, would be in operation early 
in the new year. The company would then have a direct and 
continuous system of tramcars running from Bolton to Liverpool. 
Power for operating the system was obtained, as far as the section 
beyond St. Helens was concerned, from a large generating station 
at Atherton. The expense of generating promised to be exception- 
ally low. As regards traflic there were future possibilities far 
beyond anything contemplated for a mere passenger service. 
There was the goods traffic; there was the parcels traffic; and there 
was the supply of eloctrical power for manufacturing and indus- 
trial purposes. 

The motion was seconded by Mr. E. R. Мозрвалтт, and the 
report and balance-sheet were unanimously adopted. 

Mr E. Арлм, a retiring director, was re-elected, and Messrs, 
Chalmers, Wade & Co. were re-appointed auditors to the company. 


The Bastian Meter Co., Ltd. 


THE directors’ report, submitted to the shareholders at the meeting 
held at Kentish Town yesterday, reads :— 

Your directors have the pleasure to submit to you the fourth annual state- 
ment of accounts tor the 12 months ending February th, 1902, and also the 
profit and loss account for the following six months ending August 31st, 1902, 
The sole selling ncency of the British Electric Meter Co., Ltd., was not 
cancelled until January 19th, 1402, and during nearly the whole of the first 
period of 12 months the company's operations were considerably hampered by 
the unsatisfactory nature of that arrangement, and were disorganised owing to 
the negotiations for its termination. The loss of £656 Hs. 10d. may fairly be 
attributed to these causes. A profit of £950 9s. 4d. has been earned during the 
ensuing six months (at the rate of nearly 5 per cent. on the issued capital ot the 
company), and the continued expansion of the business indicates that this 
profit will be considerably increased by the end of the financial year, and that 
the anticipated benefit to this coinpany by the acquisition of the control of the 
sales department will prove fully justified. The increase in ihe British and 
foreign sales are both equally satisfactory, and that the Bastian meter is a 
practical success is proved by the numerous repeat orders and testimonials 
constantly received by the company. The value of the goodwill has certainly 
increased, and the value of the patents has been well maintained by the 
addition of patents for important improvements in details of construction of 
the meter. The market in Spain has been opened up, and meters supplied to 
Madrid, Seville, Carthagena, Burgos, and many other towns; but the 
directors are of opinion that a large trade can only be safely conducted by manu. 
facturing in the country, and negotiations for the sale of the Spanish patents 
are wel advanced. Batisfactory orders are also being received from Belgium, 
and steps are being taken that the company's interests may be efliciently 
represented in South Africa. The Bastian meter, specially designed for use 
on electric tramcars, is just being put on the market, and the directors 
anticipate a large sale, as it supplies a distinct want. Mr. Thos. Jolinston has 
been elected to a seat on the board, and, in accordance with the articles ef 
association, his appointment is subject to confirmation by the shareholders. 
Mr. D. J. Cowles retires from the board by rotation, but, being eligible, offers 
himself for re-election. The auditors, Messrs. Percy Mason & Co., also offer 
themselves for re-election. 


The British Westinghouse Electric and Manu- 
facturing Co., Ltd. 


Мв. GEORGE WESTINGHOUSE presided last Friday at the third 
annual meeting of this company held at Westinghouse Building, 
Norfolk Street. 

The secretary (Mr. RarE:aH B. PmiLLPOorTS) having read the 
notice convening the meeting, 

The CHaiRMAN said that he proposed to refer as briefly as 
possible ta the progress which had been made since the last 
meeting, and to such matters as were oí immediate importance. 
Manufacturing operations on a considerable scale are now being 
conducted at the works in Manchester, where all further orders for 
electrical machinery, steam turbines and gas engines will be 
executed. These orders include the eight 5,500-kw. turbines and 
generators for the Underground Electric Railways Co., of London, 
Ltd. (including the District Railway), and the three 3,500-K W. 
turbines and generators for the Metropolitan Railway Co., besides 
the entire steam and electrical apparatus for the Clyde Valley 
Power Co. There are now employed in the works at Manchester 
about 3,000 operatives, who, under experienced supervision, 
are rapidly becoming familiar with new methods of manufacture 
and the use of special machine and other tools. There was ever 
reason to expect that the costs and rate of production would be 
entirely satisfactory. Many of the best workmen of the distrid 
are seeking employment in the works. It was the intention of the 
managers, while mindful of other interests, to fnlly meet the public 
expectation, that this enterprise would prove to be an objed 
lesson to other British manufacturers; but “this can only be 
accomplished by the adoption of tbe machinery, practice and 
methods of those manufacturers who have su d and distanced 
other manufacturers who have continued to rely upon practices 
which many thoughful people now look upon as obsolete.” During 
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the past year the business of the American companies, i e., the 
Westinghouse Electric and Manufacturing Co., and the Westing- 
bouse Machine Co., both of Pittsburg, and Westinghouse, Church, 
Kerr & Co., of New York, had so increased as to make necessary 
the purchase of additional land and the erection of furtber work- 
shops which will nearly double the present output capacity in order 
to meet existing demands. This increased capacity, it was hoped, 
would provide, in а small measure, for the requirements of some 
of the principal steam railways. The chairman continued: 
" Already railways are planning to extensively useelectricity for the 
operation of suburban traffic, especially in and near New York, 


where the ever-increasing passenger traffic has developed new 


problems, which, apparently, can only be solved by the relegation of 
locomotives to the scrap-heap and the use of electric motors in their 
stead. The manufacturing and engineering operations involved in 
these new developments are so stupendous and of so novel a character 
that it has become very difficult for a single engineer, however able, 
to adequately meet the situation. Recognising this important fact, 
the Pennsylvania Railroad (one of the greatest business organisa- 
tions in America), after the formation of & special board of officers 
and engineers to consider the subject in its several phases, has 
entrusted all that relates to the mechanical equipment of its power 


and passenger stations, and to the electrification of its tunnel system 


from New Jersey under the city of New York to Long Island, and 
for the Long Island Railroad, to Westinghouse, Church, Kerr & Co., 
as engineers and contractors. This company, which, as you know, 
is the engineering branch of the American Westinghouse Companies, 
has already executed some most important contracts, and in so doing 
bas established a corps of engineers familiar with electric, steam 
and hydraulic engineering, and with the designing and construction 
of the buildings and other engineering works incident to the 
establishment of such grent power plants.“ 

The bearing on the British Westinghouse enterprise of this 
evidence of confidence was important, because the company was 
entitled to the benefit of the additional experience which would, as 
a result, be acquired by their American partners. This experience 
would be exemplified by drawings, plans and specifications, and 
the services of special engineers would be at all times available to 
their managers, and hence to the users of their apparatus. The 
developments of these several American companies in the matter of 
new designs of apparatus, new methods of operation and of manu- 
facture, had been particularly important during the past year, 
and especially in respect of the construction and use of vas engines 
and Parsons steam turbine engines. The right to the manufacture 
and use of the latter in the territory covered by this company's 
operations had recently been acquired. In the present practice of 
generating power, more than one-half of the fuel used is wasted, as 
compared witb possible results. This waste of fuel, and the amount 
and value thereof, are so appalling as to justify large expenditures 
of capital to effect the saving of a commodity of vital importance, 
the supply of which is being rapidly exbausted. Recently the 
attention of the whole world bas been particularly drawn to the 
subject by reason of the prolonged strike of the miners in the 
anthracite coal districts in Pennsylvania, one effect of which has 
been to greatly enhance the price of all kinds of fuel. It is 
estimated that over 600,000,000 tons of coal are annually mined 
and consumed throughout the world. The field of activity and the 
incentive for those who manufacture the apparatus to effect a 
saving of half of this output of coal need not be enlarged upon. 
The Parsons steam turbine for the driving of electric generators is 
an ideal device, and so long as steam is depended upon its use fer 
power purposes can be widely extended, and your company has 
therefore made the manufacture of this type of engine а special 
feature. It is the conviction of your chairman that the gas engine 
will also prove the most important instrument for the cheap pro- 
duction of power, particularly if a simple and effective device be 
found to remove tar and dust from ordinary soft coal producer gas. 


. He believes that such a device will soon be available to your com- 


pany, the application of which will make the gas engine branch of 
your business large and profitable." 

Already there was & very large demand for gas engines to be 
operated with gas made from anthracite coal or coke, which is 
cleaned sufficiently by a very simple apparatus. As stated in the 
report it was proposed to submit a resolution to increase the pre- 
ference share capital to a total of £2,000,000, i.e., to authorise a 
further issue of 200,000 £5 preference shares to rank pari passu 
with those already issued, and if so authorised. The directors 
would forthwith offer 100,000 of such new shares to the present 
proprietors at £5 10s. per share. This additional working capital, 
which their extensive plans had contemplated from the first, was 
fortunately needed sooner than some of them expected. He said 
“fortunately,” because they had already secured such a volume of 
business as to justify the profitable use of the additional working 
capital which would be required to carry the materials and accounts 
involved in the execution of existing contracts. In illustration of 
the capital requirements of such an enterprise as this he mentioned 
& few figures relating to the American companies, whose business it 
was proposed they would duplicate at their plant in Manchester, 
BO far as the demand within the territory will justify. “Their 
combined capital amounts to about 48,000,000. Their output 
for the present fiscal year ending March 3186 next will exceed 
£6,000,000. "Their orders and contracts in hand are very large, and 
the monthly receipts of new orders for a long period have equalled 
the output of the factories of all those companies, notwithstanding 
à constant increase in the facilities of each concern. With prompt 
collections, the running accounts outstanding and the value of 
the material in process and required in stock, aggregate nearly 
£4,000,000 ; and it may be further observed that the percentage of 
profit on the large amount of capital referred to (notwithstanding 


the keenest competition) islarger than when the volume of business 
was smaller, due to the fact that the later investments of capital 
have been, and should always be, much more remunerative than the 
capital first expended in the creation of tbe works and their 
equipment; and I may further add that both the preference and 
ordinary shares of the Westinghouse Electric and Manufacturing 
Co. have for some months commauded a premium of over 100 per 
cent., the dividends on both being at the rate of 7 per cent. per 
annum. The directors of the American Westinghonse Co. had 
authorised him at his discretion to take all of the 100,000 shares 
proposed to be issued which might not be applied for by the 
proprietors at £5 10s. per share, which authority he would take 
pleasure in exercising, for such action would assure to this company 
a premium of £50,000 on the issue of the 100,000 new preference 
shares. ‘ 

“During the past year and a half the electric trade in all 
countries, except the United States, has been nich demoralised by 
the practice of large Continental manufacturers who, from stress of 
circumstances, have offcred their wares at prices believed to be 
much below their cost; and in some instances it is said that these 
manufacturers, to justify the difference in price for like apparatus, 
when used at home and when exported, have explained that they 
have adopted such a course of filling foreign orders for the purpose 
of ensuring employment to their workmen. Your managers have 
had occasion to note the effects of this course on the part of 
several important Continental manufacturers of electrical apparatus." 
The contract for the electrification of the Mersey Railway has pro- 
gressed favourably, and the plant would, with the exception of 
some delay by the manufacturer in the delivery of a portion of the 
cars, be ready for operation early in January, about the time 
named in the contract for the completion of the work. If the 
results were comparable with those due to the electrification of the 
Manhattan Elevated Railway in New York, the proprietors of the 
Mersey Railway Co. should have cause for congratulation. 

In his remarks last year he said :—“ If railways want, to protect 
the properties they bave built up, they have got to take the 
initiative and handle their suburban traffic by electricity, instead 
of sitting still and seeing competing companies started to cut into 
them.” He had previously given public expression to a belief, 
founded upon a careful consideration of their requirements, that the 
great railways of England could more advantageously purchase 
their supply of electric current from central power houses than by 
establishing the required number of smaller generating stations along 
their lines for their own use only. It seemed quite clear to bim that 
the rate of development of electric traction in Great Britain would 
depend largely upon the facility with which the required capital 
can be raised, the machinery constructed, and the plants established. 
In the case of general power plants advantageously located each to 
supply a number of users, the total apparatus, material and capital 
required for their construction would probably not exceed one-half 
the amount of that needed if each of the railway companies should 


Proceed to establish the numerous small plants which would be 


required for the operation of their local train service in a very 
extended area. Several of the leading companies have taken action 
in the dircction indicated; among them the North-Eastern Rail- 
way has already invited tendera for the equipment of about 45 
miles of its lines in and about Newcastle. This company, instead 
of building its own plant for the manufacture of electricity, was 
proposing to take & supply from the Newcastle-on-Tyne Electri^ 
Supply Co., which might be considered a precedent of importance, 
for it would undoubtedly draw attention to and establish the fact 
that the great railways can avoid a large expenditure of fresh 
capital by securing & supply of electricity from companies already 
having the required Parliamentary powers, or from other cor- 
porations yet to be formed. If there were to-day a supply of 
current available along the lines of railways, there would un- 
doubtedly be a rapid development of electric traction upon branch 
lines, which are now operated with little satisfaction to the public, 
and at great cost to the railway companies. Besides the North- 
Eastern Railway, the Lancashire and Yorkshire Co. has announced 
its intention to clectrify its line between Liverpool and Southport, 
while the Great Eastern and London and Brighton Railway Com- 
panies have given notice of their intention to apply for Par- 
liamentary powers. It is worthy of note that the American 
railway companies enjoy great advantages over the English 
companies in the matter of the electrification of their railways, 
for such work is almost wholly done under existing general laws, 
while the like simple right is not available to the English 
railways. 

From your report it will be seen that there has been a most 
satisfactory growth of business, as indicated hy the orders taken 
during the past fiscal year aggregating +932,000, and those received 
since the beginning of this year amounting to over £825,000. Skill 
has been shown by your manager, Mr. W. H. Wells, in the 


negotiations which bave led to the securing of this business, and in 


equal manner Mr. H. 8. Loud, your works’ manager, has effectively 
advanced manufacturing operations, while Mr. Jas. C. Stewart, who 
erected your works at Manchester, and who has since become one of 
the managers of your company, being e-pecially charged with the 
execution of contracts, has pushed forward the work of the electri- 
fication of the Mersey railway in a manner which has met with 
favourable comment from the parties interested and the public. A 
board of officers has been formed, consisting of the gentlemen 
named, with whom two members of the Executive Committee, Mr. 
J. H. Lukach and Col. Montagu Cradock, C.B., meet for the purpose 
of discussing the important business matters of the company. It is 
intended that this board of officers shall be enlarged by adding to 
it the treasurer and the works auditor of the company." 
The adoption of the report was carried unanimously. 
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The retiring directors and auditors having been re-elected, the 
meeting became special and approved of the increase of the capital 
by £1,000,000 in G per cent. £5 preferred shares, which will be 
allotted in consideration to the holdings of the present proprietors, 
though, Mr. Westinghouse said, it was hardly practicable to do so 
pro rata. ' 


Automatic Telephone Company. 


Ax extraordinary general meeting of this company was held last 
Saturday, at Cannon Street Hotel, Mr. Max Margowski (managing 
director) presiding. After lengthy discussion, the resolutions sub- 
mitted for re-constructing the company were passed with five 
dissentients. Voluntary liquidation, with Mr. E. G. Festing, the 
secretary, as liquidator, was'approved. The new company will have 
the same name as the old, and the share capital will also be the same, 
viz, :—£100,000, divided into 47,940 preference shares of 2s. 6d. 
each, of which 4,000 sball be credited with 2e. paid up thereon, 
and 752,060 ordinary shares of 2s. 6d. each, credited with 2s. each 
paid up thereon. 'The directors had, previous to the meeting, 
circularised the shareholders to the following effect :— 


Since the last annual general meeting the company has made great and 
substantial progress, and there can be no doubt that you possess an inventioz 
of great merit and commercial use, that must be generally adopted in 
consequence of its extreme simplicity, cheapness of construction, and 
adaptability to the present telephone systems in general use throughout the 
world. By the several circulars sent you during the last few months, you 
have been advised of the progress made, and & short time since you had the 
opportunity of seeiug the commercial portable exchange of your system. 
During the whole of this time it has been necessary to keep the patents of 
your invention alive, and lately, to properly protect your interests. it was found 
necessary to apply for further patents for improvements, It will be in your 
recellection that at the lest balance-sheet the company was practically with- 
out money, and that there were at that date 23,970 unissued shares. To carry 
on the affairs of the company, your directors had to seek for further means, 
and the board arranged that these unissued shares should be dealt with for 
that purpose. Your directors succeeded in placing a portion of these shares 
at 6 per cent. non-cumulative preference shares, at par, with a call on the 
balance. Your company having passed what may be called the experimental 
stage, it has become absolutely essential, to properly carry on its business, 
that it should have a factory, and you were informed in the circular letter of 
October 20th last that most suitable and desirable premises had been secured 
for that purpose. To properly equip with plant and machinery the factory in 
an up-to-date manner, further working capital is, in your directors’ opinion, 
after giving the matter very careful and exheustive study, absolutely 
necessary. ; 


From the remarks made by Mr. Margowski, it seems that a 
practical gentleman had been engaged, on the recommendation of 
Prof. 8. P. Thompson, with a view to perfecting the system. The 
missing link was the call box to call up a subscriber, but the 
point was of minor importance, and had nothing to do with the 
system as a system.” 


South Wales Electrical Power Distribution Co.— 
Mr. Robert Forrest has accepted the chairmanship of this company, 
rendered vacant by the death of Mr. Archibald Hood. Mr. W. W. 
Hood has joined the board, and Mr. E. B. Martin—one of the 
original directors—who resigned his seat at the beginning of the 
year through ill-health, has now rejoined his former colleagues. 
Bir William Thomas Lewis, besides being an original director of 
the company, is also acting as one of the trustees for debenture 
holders. 


Stock Exchange Notices.—The Committee has appointed 
special settling days as under: — Monday, December 29th, British 
Electric Traction Co., Ltd.— Further issue of 32,066 ordinary shares 
of £10 eacb, fully paid, Nos. 200,001 to 232,066; Wednesday, 
January 7th, British Electric Traction Co., Ltd.—Further issue of 
18,937 6 per cent. cumulative preference shares of £10 each, fully 
paid, Nos. 300,001 to 318,937 ; and bas ordered both sets of securities 
to be officially noted. | 


British Electric Street Trams, Ltd. A considerable 
shareholder,” writes to the Financial Times, asking his fellow share- 
holders to combine in securing a searching investigation into the 
company's affairs, and the past management of the directors. He 
adds The sum of £70,000 was subscribed by the shareholders, and 
it does not seem as if in two years this sum could have been lost in 
legitimate business,” 


Electrical Copper Со. — An extraordinary general 


meeting of this company was held on Tuesday at Winchester House, 
at which three or four shareholders were present. The proceedings 
were conducted in private. | 


National Telephone Co.—The transfer books of 34 per 
cent. and 4 per cent. debenture stocks will be closed from the 18th 


to the 3lat inst. inclusive, for the preparation of the w 
the interest due January lst. кер e warrants for 


STOCKS AND SHARES. 


| Wednesday Evening, 
Money conditions ruling rather more easily than they often do at 


this time of year, the general markets in the Stock Exchange are 


half inclined to awake out of their lethargy. Certainly, a break 
in American railways does not conduce to a return of public con- 
fidence, and the dulness of Consols is another restraining influence. 
But, on the other hand, a breath of fresh speculation is wafting 
Kaffirs considerably higher, and Home railway stocks are what may 
be called tentatively good upon the approach of dividend time. 
The investment departments, on the whole, are doing a quiet busi- 
ness, and, as noted last week, electric supply shares give plenty of 
work to those connected with them. Telegraph securities remain 


dull, the Eastern group being under the maleficent influence of the 


new cable, but a fair amount of business passes daily in National 
Telephone isaues. | 

City and South London Railway stock has slipped back a point, 
despite optimistic estimates as to the coming dividend announce- 
ment. Some sanguine souls talk of 4 percent, which would make 
3 per cent. for the whole year, but if the company pays 3j, there 
Should be considerable satisfaction. 'The board are not likely to 
divide their profits up to the hilt, and no surprise need be felt if 
even the 3j per cent. prophets turn out to have been over ғаорпіпе, 
For the latter half of 1901 the City and South London paid 2} per 
cent. on its Ordinary stock. A noticeable feature in regard to this 
company is the demand which is in evidence for the Third Pre- 
ference, now quoted about 126. Sellers might probably get this 
price, for there is very little stock on offer, and the buyers appear 
eager to have it. Considering that it pays all but 4 per cent. on the 
money, and is apparently excellently secured, holders are not 
likely to sell at the present comparatively low price, better 
though it be than that which has prevailed for the last 
few months. Central London stocks have not moved. The 
dividend seers are putting 4 per cent. as the probable dis 
tribution on the Ordinary, and the same on the Deferred. Great 
Northern and City Preferred are 8, and East London hangs help- 
lesely at 6. Metropolitan Consolidated is being put along in a steady 
fashion, and has got up to 861, after touching 86, which is the highest 
figure reached this year. ; 

А much firmer tone characterises the British Electric Traction 
issues, all these having advanced during the week, Sales of the new 
Preference shares have stopped for the time being,anda little support 
came to the aid of the market at an opportune moment. British 
Westinghouse application papers for the new Preference shares are 
now out; some disappointment exists over the way in which the isse 
is being made. The new shares are not offered pro rata, to a good 
many proprietors are likely to think the matter too much trouble to 
consider. The applications Lave to go in by next Monday at latest, 
only six days after the circular offering the shares was in the share- 
holders’ hands. The Christmas week is by no means the time when 
preaent-buying people care to make application for shares upon 
which 102. each is payable forthwith, and £1 on allotment, and so 
on., There is not much of a bonus in the price of the sbares, which 
are offered at £5 10s. and rank for dividend after January 31st, 
1903, so that, after allowing for this interest and the unmarketability 
attaching to new sbares, the profit does not amount to anything 
substantial. Nevertheless, the shares are certainly cheap, and 
British proprietors will be foolish to lose their chance of allotments, 
for all the shares not taken up by them will go to others who have 
already made an offer for them. There is a 4 premium on them 
now. 

In the telegraph market, Eastern Ordinary has eased off a point, 
and China shares are again down. The fall in these last has been 
much more severe than that in Eastern stock, and Eastern Exten- 


sions, regarded as stock, are now some 10 per cent. lower than 


Eastern Ordinary. But the 4 per cent. Debenture stock ofthe 
Eastern Co. has risen а trifle. Western Telegraph shares are down 
+; the dividend deducted practically accounts for the decline. So 
far, the trouble in regard to Venezuela has not affected any of the 
stocks in this department. The American group is unaltered on the 
week. Marconi shares enjoyed a tharp sprint the otber day, 
advancing from 213 to 3,4. The buying was of the usual profes- 
sional order. 

Inthe electric supply department, a fall in City of London goes 
against an improvement in Charing Cross and Strand sbares. The 
latter may, perhaps, be due to the enterprising fashion in which the 
Charing Cross Co. is pushing its City business, and possibly the 
decline in“ City Lights” is not unconnected with the same reason. 
Edmundson Ordinary are being largely bought, and the price shows 
a rise of 3. while County of London and Brash Preference are 10s. 
to the good, Blackheath Ordinary slid back 2s. Gd. on the appear- 
ance of а small seller. One or two of the gilt-edged stocks in this 
department were marked ex dividend on the last Stock Exchange 
account day, but the deductions are being recovered. City of 
London Second Debenture is again harder, despite the fall in the 
Price of the shares. Brush Second Debenture has lost the point it 


Picked up а week ago, and beyond this the miscellaneous group 
shows no alteration in values. 
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SHARE LIST OF ELECTRICAL COMPANIES. 


TELEGRAPH AND TELEPHONE COMPANIES. 


Business dono 


Stock ; : 
А Closing Closing 
Present NAME. or Dividends for the last Quotations Quotations week ended 
Issue DAE three years. Dec. 10th. Dec. 17th, Dee мо, 
— — — | i Sape е ЕВ IMG Жоан тс, — m A Se SS ' Sa 
1899. | 1900. | 1901. Highest Lowest. 
67,100 | African Direct Telegraph, 4 % Debs. ES P 100 x - $5 98 —102 98 —102 Ае ; 
25,000 | Amazon Telegraph Pos 8 shares, Nos. 1 to 25,000 10 Е is P. 24— 84 2 då " Ps 
119/7001 Do. do. 5% Debs., Nebo 1,250 Red. 100 y - T 70 — 80 70 — 80 A i 
N, 840 Anglo-American Telegraph . : " Stock | 73/6 330 61s. 49 — 52 49 — 52 49 P 
3,105,590 | Do. do. 6% Pref. Stock | 6% | 6 & 6% | 93 — 95 93 — 95 948 Я 
3,105,580 | Do. de do. Deferred Stock | 21 78, | 5s. 28. s 9 9 Bl: 
44,000 | Chili Telephone, Nos.1t044,000 . 5 4% Бо, Б р 4— 4 4 — 44 M b 
18, 988, 9006 Commercial Cable 8100 8 96 8 96 8 178 —188 178 —188 i Ж 
1,841,909 Do. do. Sterling 500 year í 4 * Deb. Btock Red. Stock $s "m s 94 — 96 94 — 96 963 941 
16,000 | Cuba Telegraph . » 10 795 | 44% | 4% 5— 6 5 — 6 a a 
6,000 Do. 10% Pre .. r. 10 » i E 18 124— 18 5 н 
12,991 | Direct Spanish DeL graph АР Bs 5 4% 4% 4% i e 
ап 55 25 Ж 98 bou 10 % Cum. Pref. RÀ 33% у вір KA 8 7 — 103 T E 
60, irect Uni 8 e 10; 1 1 
96,800 | Direct West India Cable, EX Reg. Deb., within Nos.1 1tol 250 Red. 100 = Е T 100 —108 100 —108 d s 
4,000,000 | Eastern Telegraph, Ord. ; Stock | 796 7 96 7 96 128 —128 122 —127 125 128 
1,955,565 Do. 83 rel. Stock 100 “a $i 385 89 — 92 89 —. 92 s $5 
1,594,646 Do. 4% Mort. Deb. Stock Red. Stock ae " т 104 —107 106 —108 1 ja 
900,000 | Eastern Extension, Australasia, and China Telegraph 10 1% 7 96 1% 11— 113 111— 12i 11 114 
890,000: Do. 4% Deb. Stock Stock gs vs ss 107 —110 107 —110 si РЕ 
800,000 | Eastern & South i Tele., 4% Mt. Db., Nos. 1 to 8, 000, red. 1909 | 100 51 ví is 99 —102 99 —102 сл E 
200,0001 Do. do. 4 % Reg. Mort. Deve (Mauritius Sub. ) 1 to 8,000 25 3 - e 99 —102 % 99 —102 сы 
180,227 | Globe Telegraph and Tur 5 be aat e 10 % | 6% | 54% 9— 9 9 — § 9ra 9 
180,042 Do. do. Pref. i 10 s ae зА 13 — 1 13 — 1 s 
150,000 | Great Northern Telegraph, t Copenhagen 10 124% 15 % 15 26 — 27 26 —- 
70,000 Halifax and Bermudas Cable, 44 % 1st Mort. us Nos. 100 " p . 100 10g 100 —103 1n m 
17,000 | Indo-European Telegraph T 25 10% 110% | 10% 89 — 43 89 — 43 41 40 
100,000? | London Platino-Brazilian Telegraph, `6 96 Debs. 100 " re ЗР 101 —105 101 —105 Ps eh 
72,680 | Montevideo Tele шне; Ltd., Ord. Nos. 1 to 72,680 1 24%, - $5 j- 3 is 4 " he 
86,492 Do. 5 % Pref., Nos. 1 to 86,492 1 5 % - te i-o! 1 гы us 
1,983,383 National Telephone, Pref. Stock .. 100 5 % 5 605 5% 92 — 94 92 — 94 92 
1,966,667 Do. do. Def, Stock : 100 ч 64 xd 62 — 64 63 — 65 64 62} 
15,000 Do. do. 6% % Cum. Ist Pret. 10 6 % 6 % 6 12 1 1 1 ЭР me 
15,000 | Do. do. 6 %, Cum. 2nd Pref. 10 | 6% | 6 & | 6 б 11 1 ni. 12 a e 
950,000 Do. do. леш 8га. Pret., 1 to 250,000 5 5 % 5 5 9, 5 — 5 — Din "x 
2,000,0001 Do. do. Deb. Stock Red. Stock 33 15 34% 95 — 98 95 — 98 T 
600,000 Do. do. Deb. Stock Red. 100 s 4 4 7 101 —105 101 —105 1 103 
171,604 | Oriental Telephone Rr Elec. Nos. 1 to 171,504, fully paid 1 5% 6 6 1 i— 1 i és 
100,000! | Pacific and European Tel., 4 % Guar. Hebe. 1 to 1,000 100 Mr ii a 99 —102 99 —102 e 
11,699 | Reuter's . 8 5% 5 % 5 % 74 64— 74 "is 
3,303 | Submarine Cables Trust A Cert. es m x 110 —120 110 —120 25 
58,000 | United River Plate Telephone - 5 7 96 71% 7 96 5 — 65h б — 51 x 
40,000 Do. do. 5 вз бдр Cum. Pref. Nos. 1 to 40, 000 5 " "s is 44— 5 44— 5 E 
179,9471 Do. do. Stock ЭР ET Ps 102 —105 102 —105 ВА 
15,609 | West African Telegraph, d 10 is m ; 3— 4 8 — 4 s 
90,008 | West Coast of America, Nos. 1 to 80,000 and 53,001 to 53,008 . 24 T 5 " 0— i m 
150,0001 Do. do. к, Debs., 1 to 1,500 guar, by Braz. Sub. Tel. 100 ы 2 vi 98 —101 98 —101 ex T 
267,990 | Western Telegraph, Ltd., Ns 1 to 207,990 2 И 10 7 96 7 96 7 96 114— 12 11j— 113 xd 118 li 
75,0001 Do. do. 5 % Debs. 2nd series, 1006 100 855 - ©з 102 —105 02 —105 К я 
400,000 Do. do. ; & Deb. Stock Red. 100 E at 99 —102 99 —102 | 
88,821 | West India and Panama Telegraph. 10 B% 4% | De 44 1 — gh - 
84,563 Do. do. do. 6 % Cum. Ist Pref. 10 x и Ш 1— 31 510 
4.669 Do. do. do. & Cum. 2nd Pref. — 10 | 8— 4 8— 4 age 
80,0001 Do. do. do. 5 % Debs., Nos. 1 to 1,800 100 | 100 —103 100 108 
ELECTRICAL RAILWAY, MANUFACTURING AND ee COMPANIES. 
| | | | 
90,000 | British Aluminium 7% Cum. Pref. du `2 10 | C BBW... 8— 4 8— 4 Vs А 
800,000: | Ро. do. 5% let Mort. Deb. Stock Red Stock | с % | vu | 1 8 15 — aes 
100,000 British Electric Traction "3 а 10 8% | 9% | 9% 12}— 12i 123— 131 13 12& 
100,000 Do. do. 6 96 Cum. Pref. T 10 vts —*ͤ᷑ 11 1 13 — 1% 121 E 
600,0001 Do. do. 5 % Perpetual Debenture Stock %% 123 —126 124 —127 125; 1253 
100,000 | British Insulated Wire Ога. .. 5 | 0% | 15% | 10% T)— 8 7 8 if is 
" 100,000 Ро. до. 6 % Cum. Pref... 5 TL MEC LE 6 | 6 ; 
50,000 | Do. do. 43% Ist Mort. Deb. Red.. 100 | ... Uo 108—106 | 108—106 
50,000 |€&Browett, Lindley & Co. (1599), Ord. T #1 d ss | 8% . .. , 10/600 18/6 12/0 to 13/6 ` 
50,000 4 Do. do. 6 96 Cum. Pref. £l | .. 6% 7 16/6 to 17s. | 16/6 to 178. ; ‚ 
105,731 | Brush Electrical Engineering, Ord., 1 to 105,781. 2 54%, 5% Nil | if i— 1 : 
‚ 150,000 Do. do. Non-eum. 6% Pref... 9 | 64, 6 „ | 8% re dm ] 12 
125, 0001 Do. do. % Perp. Deb. Btock . Stock Mu "Oh. se — 100 — 103 100 —108 ЯР 
125,0001 Do. do. 44 a X, Perp. 2nd рер, Stock Stock | .. Р „ , 94 — 99 | 98 — 98 те 
85,000 Callender' s Cable Construction shares es : 5 15 15 20 % 14 — 15 14 — 15 144 
40,000 Do. do. do. 5 % Cum. Pref. б . a | 6 e 
90,0001 Do. do. do. 44 % 1st Mort. Deb. Stock Red. Stock | .. е н 109 —18 109 —118 Н Е 
1,860,014 Central London Railway, Ord. Stock А Stock | .. o , 4 & 106 —109 | 106 —109 108 1078 
494,093 Do. do. 4% Pref. Stock „ л Stock | .. . | 4% ! 105 —10н ! 105 -108 5 E 
494,993 Do. do. Det. do. .. ‘a T - Stock «| е = 4% 106 —109 106 —109 T 
1,890,000 | City &nd South London Railway és = ae Stock 1155 13% | 2 5 76 — 77 75 — 76 164 15 
85,000 | Crompton & Co., Nos. il to 15 000 V з 1 8% 73 94— 3 21-. 3 = ; 
Do. 6% Ist Mort eg. De о о an ; ME E 
100,000! 901 to 11,000 of 450 red. M E. | 101 —106 96 | 101 —106 96 
99,201 | Edison & Swan United Elec. Light, A shares, 28 paid, 1 to "99. = b | 6% | 24% | Ws F- j E Í 
17,189 Do. do. „A shares, 01—017,189 . 5 | 6% ; 29$ |. 11— 9) 1 2 ; 
844,028! Ро. до. 4 % Deb. Stock Red. 100- 5 8 71 — 78 | 1—18 Ж 
100,000! Do. do. 5% 2nd Deb. Stock Prov. Certs. all pd. 100 ö — XL ES Tl — 82 i 
112,100 | Electric Construction, 1 to 112,100  .. 4 2 6% | 6% | 6% | 4.— H 1 15 са 
31,390 Do. do. 1% Cum. Pref., 1 to 81, 890 Я 2 | ey As uibs vs 2 2$ н 
182,5001 Do. do. 4% Perp. Ist Mort. Deb. Stock Stock "A oani нах 99 —102 99 —102 MS 
25,000 | General Electric Co. (1900), 5 % Cum. Pref. vii 10 | Ў 5 5 10 — 104 10 — 103 n 
200,000 Do. do. 4% Mort. Deb... Stock i .. | .. 99 —102 —102 8 
35,000 | Henley's (W. T.) Telegraph Works, Ord. .. 6 i15% 20 % |2% | 164-17 164— 17 i 
35,000 Do. do. 44 % Pref. .. b | 44% | 44% „ — 5 5} 

48,060 Do. До: 4] Mort v Btock Stock | % 105 | 10 0 | 9-08 911 » 5 
50,000 India -Rubber, Gutta- Percha 4 Telegraph Wor 0 10 ,10 9$ | 214 |^. 2041— 21 21 21 
800,0001 Do. do. do. 4 1961 ist Mort. Deb. 100 .. . 100 —109 | 100 105 ы si 
87,500 Liverpool Overhead | Railway, Ord. .. 10 | 920 31% 1% | 04 c1 65 : 
10,000 |! Ро. Рге[. #10 рай 10 5 2. e 0! — 9j—1 97— 1 " б 
7,500 | Parker (Thomas), 199: Ord., Nos. 1 to 7,500 S VEM 4-1 144—1 s 2 

$Rosling & Fynn 6 % Cum. Pref, va 1 4 % .. 1290 to 20/0 1 .— 2 is 
87,350 | Telegraph Construction and Maintenance... 12 15 | 174%, | 20 % | 87 — 40 , 37 — 40 39 98 
150,000! Do. do. 4 % Deb. Bds., NOS. 1 to l, 1500 Red. 1909 100. |... d s Y 102 —106 | 102 —106 104 is E 
540,000: | Waterloo & City Railway, Ord. Stock ix 100 8 96 8% 8% : 98—96 | 98 — 96 " ; 


t Quotations on Liverpoo! Stock Exchange. 
From | Bradford Share Lus 


Consolidated Telephone Construction and Maintenance, - · 
National Eleotric Free Wiring, i. 


— — 


Ohba ium, and dive Electrio (£10 pop). 
Bank rate of discount 4 per cent. (October дра, 1909). 


t Unless 5 stated all shares are fully paid. 


— 


From Mancheater Share List. 


sOrd., 18—14, 
10 pa.) 10—11, 


— . — н! 
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Present 

issue, NAME. 

100,000 | Blackheath aid Greenwich Dist. Electric Light, Ord.. 

100,000 Do. 44% Ist Deb. Stock, Prov. Certs. 

20,000 | Brompton & Kensington күп Light Sup., Ord., 1 to 20,000 

20,000 Do. 1% 'Cum. Pref. 

50,000 | Charing Cross and Strand Electricity Supply 

70,000 Do. do. do of, Cum. Pref. 

40,000 Do. до. “ City Undertaking ” a a6 бшп. Pref. 
250,000 Do. do. о Deb. Stock Red. 

44.436 Chelsea Electricity Supply, Ord. . 

150,0001 Do. do. % Deb. Stock Red. .. Е, 
70,595 | City of London Electric Lighting, Ord. 40, 001—110, 595 t Ма 
40,000 Do. 6 % Cum. Pref., 1 to 40, 000 € 

400, 000 Do. 5 Deb. Stock, Scrip. (iss. at 115) all paid . 

300,000 Do. 44% 2nd Deb. Stock, Prov. Certs., all paid. 
40,000 | County of London & Brush Prov. Electric Lighting, Ord. 1—40, 000. . 
20,000 Dou do. do. 6 % Pref., 40,001—60,000. . 

400,0001 Do. do. 44%, Deb, Stock, Prov. Certs. (all paid) Red 
50,000 | Edmundson’s Electric Corporation, Ord. Shares | 
30,000 Do. do. 6 % Cum. Pref. . 

140,000 Do. do. "TON Ist Mort. Deb. Stock 
21,000 Kensington and Knightsbridge Electric, Ord. 

90,000 Do. do. do. 4% Debenture Stock 

110,000 ondon Pierio Supply Corporation, Limited, Ord. 

19,840 do. do. 6 % Pref. 

250,0001 Do. do. do. 4 95 Ist Mort. Deb. Stock Red 

100,000 | Metr opolitan Electric Supply, 1 to 100, 000 . 

220, 0001 Do do x 1st Mort. Deb. Stock 

250,000 D do. o Mort. Deb. Stock Red 
10,852 Notting Hill Electric Lighting А 
40,000 St. James’ and Pall Mall Electric Light, Ora. à 
20,000 Do. do. do. „ Pref. 20,081 to 40,080 

150,0001 Do. do. do. 34% Deb. i pes <2 
12,000 Smithfield Markets Electric Supply, Ord. 

50,0001 о. do. Deb. 
65,000 | South London Electricity e Ord. 

30.000 | Urbun Electric Supply; © , £4 pd.. 

30,000 Do % Cum. Pref., £4 va. 

110,000 


Westminster Electric аршу, ош 
ТУУ 5 *. Cum. Pref. 


* Bubject to F Founders Shares. 


ос tly 


Stock 
or 
Share. 


— 
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SN N 
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100 
10 
10 

5 

100 
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Stock 

5 
Stock 

10 
Stock 

10 

5 

5 

100 

5 

100 

5 

5 

5 

5 
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SHARE LIST OF 8 COMPANIES (continued).—ELECTRICITY SUPPLY COMPANIES. 


Closing Closing Business done 
Dd for the Quotations uotations | week ended 
ast three years Dec. 10th. .lith. | Dec. ҮКА, 1000. 
1899. | 1900. | 1901. | |. | Higes. Lowest 
cO OUO VO no -us по —118 nd 
; 6 8 10 — 1 ' 
A NE de" 9 — T 
9% | 995 |10% 9 — ia А 9à | 9 
5 dese ue Se A c Ж = | 
з ie if 105 —107 10 —105 xd 1043 
‹ 4 _ 
mu M bu 110 —118 110 —118 Ы | i 
4% | 0% | 5% 10 — 11 94— 104 10} | 104 
6% | 6% - 18 — 14 19 — M wl 
ie З | 194 —199 194 —199 . 
Е. Е 108 —106 104 —107 
4% 4% | 4% 
6 6 | .. it aul 12 — 
5 Е % 109 —119 100 —112 1j 
6% | 7196 | 7% 6 — $— 9 6% 
- „ 107 —110 107 —110 1 
11 |12% |10% 10 — 11 10 — 11 1 
» M 101 —104 m 
М | 1— 2 HEN 
» | Б = : 5 — 5h 535 
- ; 96 — 99 95 — 153 xd 5 | iR 
5 6% | 04 154— 164 1: 
; 100 —114 100 —114 E 
8 | ш 1415 mE 
1 6 96 144— 15 1 15i Г * 
14255 144% 143% чү 1 1 i5 4 E. 
1 E 
= 5 | ово 93 —101 ep 
Б lj 4 l— 3 y 
80 — 90 — 90 кө зу чы 
3 — 3 — И E 
E 2 Ж 4 3 1 1 
13 104% | 108% | 11 — 12 = X ы, 
о, or 6— 64 6 — 6 6 6А 


: Unless otherwise stated all shares are fully paid. 
ты ылыш w mw yt 8 


MARKET QUOTATIONS, Wednesday, December 17th. 


——— 


TRAFFIC RECEIPTS. 


Receipts tor Miles 
thé week. Total to date. open. 
Week MEE E ENTE 
di ending Ino. or Inc. or This Last ` 
Am'ut. dec.“ Am'nt. | dec.* |year year. 
£ | | £ 
Blackburn Corp. Trys. .. | Dec. 12 598 , — 18 | 30,743 * 8.920 1 1 
Blackpool and Fleetwood » 18 142 7 90,483 Ек H 
Bristol Trys. & Cer. Co. „ 12 3.871 | +155 — 
British Elec, Trac. Co.:— | 
Barnsley .. T x » 65 144 | — 655 — — — 
Devonport „ 5 809 | — 20,87 | + 1208! Б 5 
Dudley Btourbridge: „ 5 699 | + 66 | 36,675 | + 4,582 1 1 
Gates » 5 819 + 87,186 | + 7,469 1 of 
Gravesend — Northfleet „ 5 159 — 3,685 — ae 
Greenock—Pt. Glasgow „ 9 424 64 24.294 +18,846| 7 7. 
Hartlepool a Ps „ 5 204 | + 24 | 12,249 | + 1,911 
Kidderminster .. РТА „5 91 + 0 6,996 | + 66| 4 4 
Merthyr .. bei „„ 5 168 — 17 9,640 — 1,741 | 8 8 
Middleton УР " и 5 208 — 10,602 == 8& | — 
Oldham— Ashton Š „ 5 482 | + 48 | 25,901 | + 1,557 8 8 
Poole os ss „ 5 191 | + 11, 12;539|4 6 
Potteries "m es „ 5 | 1,581 | +202 | 78,814 | + 4,881 281 zl 
kothesay . và T e 5 | 38 | + 18 1,687) + 614| — | — 


— 


Compared with the corresponding period 
of 1901. 


B.E.T. Co. (continued)— 
Southport 
South Staffordshire. . 
Swansea .. 
Taunton .. 
старшою s 
eston -super- Mare.. 
Wolverhampton Dist. 
Central London Railway 
City and 8. London Ry. 
Doncaster ол: 
Dover Co 
Dublin United Try. 
East Ham Tramways 
Glasgow Corp. Trys. 
Liverpool Overhead By. 
Newoastle Corp. 
Sunderland Corp. 


ee ee 
ee e.c 


8... 
тув, 


. e* 


CHEMICALS, &c. | Last week. This week. Ine. or Dec. METALS, &. (continued). ' Last week.| This week. Ine. or Dec. 
| £61 £2 dec. 
a Acid, Hydrochloric per cwt. 5/- 5J- g Copper Sheet per ton £65 uL. 
а „ Nitric x А per ewt. | 22/- | 22/- | 9 9 od . <à .» per ton £65 rll | £2 dec. 
a „ Oxalic.. per cwt. 32/- 382% К е 55 (Electrolytic) Bars per ton £55 yn T 
a „ Sulphuric per ewt. 5/6 Бб |, € p T Sheets per ton £73 ii ! 
a Ammoniac, Sal рег cwt. 42/- i 42/- e " У Rod r ton | £61 о 
а Ammonia, Muriate (crystal) рег ton £33 10 £33 10 | | e „ — 55 H. C. Wire per lb. 1а. 7d. | 
a per ton | £30 £30 1 i Ebonite Rod - per Ib 3/- 3/- 
a Bleaching powder . per ton £4 10 £4 10 So» Sheet per lb 5 / 5, | 
a Bisulphide ot Carbo per ton £15 £15 | n German Silver Wire per Ib 1/44 144 
a Borax. ; per ton £13 £13 h Gutta-percha fine . s per lb. 8/- 8/- i 
a Benzole (90 K X per gal. 77 7/- h India-rubber, Рага fine .. per lb. | 8/44 to 8/74) 8/2 to 8/5 Ad. ine. 
a е (50 90 Т per gal. | 5/6 | 5/6 4 Iron, Charcoal Sheets per ton | £18 £18 ^ 
a Copper Sulphate per ton £19 10 £17 10 4 „ Pig (Cleveland warrants) per ton 47:6 48/6 lj- dec. 
a Lead, Nitrate per ton £24 £24 4 ,, Forgings, according to size per ton From £11 From £11! ʻi 
a „ White Sugar per ton £31 | £31 | + „„ Scrap, heavy .. per ton aie to 50/- : 47/6 to 50/- | i 
a, Peroxide И per о | к? 1 10 | 4 „ Wire, galvanised No. 8 per ton | | 11 AA 2 " s 
a Methylated Spirit . . per gal. 2/6 2i | 25 ine. 
a Naphtha, Solvent (90% at 160°C). per gal. 5/6 56 | | g Lead, English Ingot per ton ll 2 6 to £10 15 
a Potash, Bichromate, in casks .. per 10 3d. 3d. EL Sheet © per ton £19 £18 
a » Caustic (75/80%). . per ton £24 £24 m Manganin Wire No. 28 . per Ib. 8/- 8/- | : 
a „ Bisulphate per ton £35 £35 g Mercury А рег bot. £8 15 £8 15 Js 
a Shellac рет смё.. 130% 130/- d Mica (in original cases) small . per lb. | 34. to 94. 8d. to 9d. 
a Sulphate of Magnesia per ton £4 10 £4 10 | d 4, з А medium per lb | 1/9 to 2/9 | 1/9 to 2/9 | 
a Sulphur, Sublimed Flowers per ton £6 5 £6 5 d „ large .. рег lb 3;3 to 7/8 3/3 to 7/8 | 
a T 5 ered per ton £5 10 £5 10 | p Phosphor Bronze, plain castings per lb. IIzd. to rad 1154. to da 
a Lump per ton £5 £5 p „ rolled bars & rods per lb. 1/- to / | M- 1/8 | 
а Soda. Caustic (white 70 X jo per ton 410 15 £1015 ' p jj e per lb. | From 1/2 : From 1/2 
a „ Crystals . per ton £3 £3 | o Platinum . per oz £A c £4 
a „ Bichromate, casks.. per lb. 244. 244. | p Silicium Bronze Wire .. рег lb. Qd.tolj/- 91. to l/ 
| i Stec., Magnet, ace'd'g todesc' pn per ton £58 | 58 
METALS. &c. | | i „ „ in bars ВЕ Fee 5 D | | m 
| | i | | ‚ £5 ine. 
b Aluminium Ingots, in ton lots .. per ton £148 £18 | g Tin, Block .. per ton | to £119 ^ ом) £ 
b a Wire, in ton lots per ton £224 £224 g „ Foil . per lb. | 1/6 1/6 А 
b Sheet, in ton lots. рег ton 4191 4191 "n „ Wire, Non. 1 to 16 per lb. 1/64 | 1/63 | 
p Babbitt? s metal ingots per ton 440 to £180 £40 to £1: 3 p White Anti-friction Metals— | А 
с Brass trolled metal 2 7120 basis por lb. 51d. 614. “White Ant brand .. per ton | £96 to £60 #96 to £60 | 
„ Tube (brazed) per lb. | d. ма. ј Yarns, 2/10s Grey Cotton, on sp" "ls per lb. 7d. ' 7d. | 
c y „ (solid drawn). . per lb. | 61d. 67d. | j „ 6 lea. Flax. per lb. Hor 53d. | 
c „ Wire, basis.. per Ib, 63d. 61d. J „ 3 ply 10 lbs. Russian per lb. n E 
c Copper Tubes (brazed) per Ib. в]4. 87d. | J „и 10 №. Russian, single .. per lb. 44d. 
c „ solid drawn) per Vb. N.. 9d. е j „ 180 U. Jute rove per ton 411 11 £111 Vx 
f Copper Bars (best selected per ton £65 £67 | £2 dec, | k Zine, Sh't(VieilleMontagne bnd. ) per ton | £23 z £23 | . 
\ ] 
a Meurs E & Co. РИТУ | (f India Rubber, G.P. and Teleg. V Works k Мез, Morris Ashby, Limited, 

А b The ritish A uminium „ы. . g essrs. James & Shakspeare. Co., Ltd. А т Messrs. W. T. Glover 
Y c Messrs. Thos. Bolton & Sons., Ltd. 1 80 h Meesrs. Edward Till & Co. i | Quotations n Messrs. P. Ormiston & Sons. 
suppied ЭУ | 4 Messrs. F. Wiggins & Sons. рр У | i Messrs. Bolling & Lowe. supplied by | о Messrs. Johnson, Matthey & Co., Ld. 

e Messrs, Frederick Smith & Co. j Messrs. Walter H. Hindley & Co., Ltd. | 


P The cd Bronze DORT Ltd. 


Week | 
ending 


Receipts for Milet 
the week, | Total to date. open. 
ut. Ine or Am'nt. puei or m ч 


2 2 £ | 4 | | 
916 | +106 12,526 + 4,582 
687 | —190 35,488 — 1,44 2H, 
419 + 28 | $8,004 | + 1,618 Si 
46 |+ 8 3195 — M8 Ni 
192 | + 27 ua + 2060 Xi 1 
2" — , iud 
X9 | +194 | 10,761 | + 6998| 10) Я 
4,899 | +471 | 160,889 | 123,895. 6 | 
8, T1 | +417 | 14,456 | 4 23,126 d d 
149 | — 19! 10,818+ 17 8 | 
3,912 | — 64 | 113,996! + 2,857 4 € 
411 | «196 | 19,508 | + 9,609 5 di 
11,516 |--1,896| 842,861 | — 6,628 | 63 @ 
1,969 | + 88 | 80150, — 62| f 
2,919 E Es - in m 
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INSTITUTION OF ELECTRICAL ENGINEERS. 


SOME LIMITS IN HEAVY ELECTRICAL ENGINEERING. 


Abstract of inaugural Address by the President, Јлмез 
SwINBURNE, delivered December 4th, 1902. 


(Continued from page 1001.) 


Tus turbine is under the same limit as regards pressure, in fact, 
high pressures are perbaps even more difficult to use, and super- 
heating does not, as already explained, seriously increase the 
mutivity of the heat taken in by the boiler. The turbine is almost 
perfect thermodynamically. There is practically no variation of 
temperature of any part of it, so there is no growth of entropy by 
conduction. · Wire-drawing produces kinetic energy which is wholly 
convertible into work. "There must be increase of entropy, however, 
through eddies and steam friction. In fact, one aim in design is to 
avoid the turbine being a large ' porous plug.” "There is no ad- 
miesion condensation, and the increase of entropy of the steam 
passing through should prevent any expansion condensation. If 
enperheating is necessary to prevent expansion condensation, it is 
the highest compliment to the designer, for it shows the wire draw- 
ing due to irreversible expansion and that due to the leakage and 
the axial conduction of heat taken together are not enough to 
prevent expansion condensation, and the accompanying friction 
and entropy production near the exhaust end.  Comparatively 
little superbeating decreases not only the water, but the heat con- 
sumption of a Parsons turbine. 

One of the chief disadvantages of steam engines for stations with 
small load-factors, is the difficulty of storing energy so as to get 
uniform boiler load. What is wanted is a reservoir containing 
something which undergoes a physical or chemical isothermal 
change ; for instance, a substance that fuses at the right tempera- 
ture, and has a high latent heat of fusion. Unfortunatelv, there is 


. no substance within the range of practical engineering. Morecver, 


the storage is on the wrong side of the engine. The difticulty of 
storage is another drawback to the steam engine, and gives the gas 
engine a further advantage. 

Before leaving the steam engine, it may be in place if I bring 
before the Institution a recommendation of the Institution of Civil 
Engineers, that, in future, the British Thermal Unit be written 
B.Th.U. instead qf B T.U., as B.T.U. is used for *' Board of Trade 
Unit." 

The Gas Engine.—'The simplest ideal form is a machine that 
pumps a small volume of air under a high pressure into a furnace, 
and draws out a large volume of gases at the same pressure and a 
very high temperature. The engine should then expand this gas 
down to the temperature of the air. Tbe limits of the gas engine 
are essentially constructive, and the difficulties in the way of large 
gasengines are enormous. Theoretically the gas engine has a very 
great advantage. The possible range of temperature is so 
high that the mutivity approaches unity. In addition to this the 
combustion, whether inside the engine or not, is very efficient. 
But a reciprocating engine cannot work at the temperature of 
burning carbon, or bydro-carbons. If the gases are exploded there 
is great strain on all the working parts. Next tbere is difficulty 
about the expansion. It would be good to make the engine com- 
pound, but then the valves give trouble. Opening a mushroom 
valve against the gas in a large engine means a matter of tona. 
There would clearly be difficulty in leading hot gases about through 
complicated valve раквзрев to intermediate and low-pressure 
cylinders. All the same the compound gas engine must come in. 
At present we waste a great deal of energy in the exhaust, and we 


have to make the cylinder large enough for the expansion, and 


strong enough for the explosion. Though we begin with gas at 
going on for 2,000° A., with a mutivity at a lower temperature of 
the air 0 86, we have to exhaust at such a high temperature that the 
mutivity is, вау, U'4, or a little better than in the steam engine. 
If a certain range of temperature is available, it is better to have it 
at a low temperature, so that the mutivity is greater. We have 
thus in the gas engine a machine which from a thermo-dynamical 
point of view ought to be exceedingly gcod ; but the difficulties in 
building reduce the efficiency enormously. In spite of that, tre 
large gas engine seems likely to oust the steam engine for large 
powers during the next few years. The best way to get a high 
efficiency out of a gas engine would probably be to make it com- 
pound, exhausting at a temperature suitable for raising steam. 
The steam engine would then exhaust at a temperature suitable for 
raising SO, vapour. But the chances are that Dowson, Mond, or 
other producer gas will be available at such low prices that the 
extra steam and dioxide engines would not pay for attendance, 
interest and depreciation. With very cheap gas the first thing is to 
make big engines, the next to make them so that they never break 
down, aud the last thing, to make them efficient. 

Dynamos.—As reyards efficiency, we have reached the practical 
limit already; in fact, efficiencies are, perhaps, lower for large 
machines than in tbe best English practice of a few years ago. 
Tuis is also true rs regards output from a given size. We are 
limited by the hysteresis loss in iron, which prevents our using 
higher inductions 1n armatures, and low permeability which limits 
Our field and armature tooth inductions. Nor are we likely to find 
a better available conductor than pure Copper. As iusulator we 
have mica. It looks, therefore, as if we were within sight of our 
limits in dynamo and motor designae | 

Though dynamos are limited in speed, generally to that of the 
driving engine, it is possible to make a dynamo give an output cor- 
responding to a much higher speed. Fig. 2 shows a way of getting 


— 


а pressure corresponding to a high speed in a direct- current gene- 
rator. The field has a number of N and S poles in succession, as 
usual in an alternator. The field is laminated. The armature is 
drum- wound as if for a two- pole field, and it has teeth which come 
opposite N poles on one side of the machine, and 8 on the other. 
A very small movement of the armature causes the positions of cor- 
respondence to change rapidly, so that the magnetic field rotates 


Fic. 2.—Rotary FIELD DinkcT-CunRENT Dynamo. 


rapidly. Thus, if there are 11 armature teeth and the speed is, say, 
20U revolutions, the field rotates at 2,200, giving the corresponding 
pressure. If the field rotates with the armature the effective speed 
is 2,000; if the other way, 2,400. The difficulty in such a 
machine will arise from magnetic leakage. The armature reaction 
is also considerable. But reversing devices analogous to those pro- 
posed and used by Edison, Houston, Sayers, Atkinson, and others 
are available, and the machine may be made so that the armature 
largely excites the field in the case of a generator, and wholly 
excites it in thecase of a motor. It is a question whether such a 
device as this may give us a light compact railway motor. 

Transformers. In alternating transformers there has been little 
room for improvements for the last 10 years. The “ ageing " of the 
iron was a trouble, but now there seems little possible advance. 

Secondary Batteries.—A further improvement in batteries may be 
expected to produce very great changes in important branches of 
engineering. We are practically limited to lead, at any rate in 
acid cells. Take first tha plate that oxidises on discharge. It 
should not dissolve in the electrolyte, as if it does the deposition 
and solution will be uneven, and the plates will grow trees and 
come to grief. This puts zinc out of court, and iron 18 out of court 
for the same reason; there is no suitable electrolyte. On the other 
plate, not only must the depolariser be insoluble, but it must be 
converted iuto an insoluble body on discharge. The coating must 
be a conductor in опе state or the other, or taere will be no proper 
contact. In the lead celi there is always enough peroxide and 
metallic lead in the coatiugs to secure electrical contact, though 
the discharge product is au insulator. The depolarising coating 
must be connected to a conducting plate which is not attacked by 
local action. Lead and silver are the only available metals, and 
sulphuric, and perhaps phospboric, the only acids, for the nitrate of 
lead is soluble, and hydrochloric acid is decomposed by “lead 
peroxide. Lead is protected by its coatiog of sulphate, or peroxide 
a» the case may be.“ It thus seems as if we were limited almost 
absolutely to lead and sulpuuric acid. It is wonderful that we have 
the lead cell at all. We owe 1t to the chance observation of 
Planté. 

Iuan alkaline electrolyte such as caustic, such metals as iron, 
nickel, cobalt, and copper furm oxides which are insoluble. The 
metals are thus electru-uegative in Caustic, like gold or platinum in 
acid. The electrolyte here acts merely as a conductor, as the dilute 
acid was supposed to act jn the lead cell. The future of this type 
of cell is uncertain, as very little has been published as to results. 
Our limits ш secondary batteries thus seem to be settled by the 
need of baving ingolubie electrodes and iusoluble coatings. 

Cables.—Tae couductor itself can hardly be improved, but there ia 
great room for improvement in tne iusulation. It is largely tne 
iusulation of the cables that limits our pressures, and therefore our 
distances of transmission. 16 is exceedingly unlikely that we have 
reached the limit in iusulation. There is no branch of electrical 
engineering so important as cable making; yet there 18 no branch 
of the industry which is run on less scientific lines. Engineers do 
not know now wnether rubber is better than paper, nor can they 
tell what any particular make of cable will be like after 10 years’ 
use. We do not even kuow now to test a cable. | 

Apart from resistance to rupture aud leakage, capacity and 
dielectric hysteresis are important factors. In aiternating work 
capacity may produce very unexpected effects. The loss of power 
by dielectric hysteresis has again been discussed recently, and we 
do not seem to have arrived at anything like the lower limit of 
this yet. 

Overhead bare conductors for very high pressure are not used in 
this couutry. There 18 а fairly defiuite limit to the pressure 
available. When the fall of pressure, or dielectric stress just round 
tue wire exceeds the breakiug-duwn value of air, the air is torn ” 
aud discharges take place which involve considerable loss. This can 
be reduced by increasing the size of the couauctor. It may thus 
pay to use aluminium or even zinc, or à combination, for very high 
pressure overhead power transmissions. 


— 


— A Á 5 . Ue elu c 


* See papers of tho late Gladetone and Tribe, and Drake and 
Gorbam. 
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Condensers.—' There is generally excess of capacity on systems, во 
that the current leads relstively to the pressure, and there seems to 
be no demand for condensers. Bringing the poles of a large 
station within a small fraction of a millimetre over an enormous 
area, with nothing but a few thicknesses of paper between them, 
does not appeal to an engineer. A more mechanical form of con- 
denser might be made, as in fig. 3, if it is ever wanted. A coil of 


A, Field magnet; 8, Exciting coil; c, Armature coil free to move vertically in 
& radial field. 


Fic. 3.— ELECTRO-MAGNETIC ALTERNATING CONDENSER. 


copper or aluminium is held in a strong radial field so that it is free 
to move at right angles to the field. If the equation of motion is 
worked out it will be found to behave like a condenser on an alter- 
nating current. I do not know how it would sound. Some 10 or 
12 years ago I urged the use of over-excited synchronous motors 
for taking up idle lagging currents. This method is now used 
frequently, and it lessens any demand there might be for con- 
densers. 

Light.—Our chief work, until lately, has been producing light. 
Here the inefficiency and waste is prodigious, and though it is 
mostly unavoidable, there is still great room for improvement. We 
take great care over our stations, watching every penny from the 
coal shovel or mechanical stoker to the station meter. We quarrel 
over 1 per cent. in the generators. When we get to the mains we 
care less, and once we have got to the consumers’ meters we care 
nothing at all. 

Practically all light is wanted for use by the humaneye. The 
human eye is exceedingly sensitive; it is calculated to see a dis- 
tant star when receiving 10 -® ergs per second, so that опе watt 
would enable, say, five thousand billion people to see stars with 
both eyes, but it would have to be used economically. The eyes 
readiug a book in a fairly good light want something of the order 
of two ergs per second, so that a watt would only work the optic 
nerves of, вау, the inhabitants of London. But the book, say, 200 
square centimetres, would need about 3,000 ergs a second to illumi- 
nate it. A candle,“ which gives a light of 4 т, radiates about 
0:2 watt, or five candles a watt; that is to вау, at an efficiency of 
unity, we would get 5 C. p., or 20 хт units of light per watt. The 
efficiency of a glow-lamp is only about 0°25 c.p. per watt, f or 0°05, 
so there is room for improvement. The obvious goal is direct 
production of “light without heat," by which is meant producing 
only the rays of wave-lengths which affect the eye. The firetly 
appears to succeed in this. 

There is no thermo-dynamical reason why electrical energy 
should not be converted directly into radiation of any wave-length 
without loss; apparently our limits are practical—that is to say. it 
may be done, but we have not yet hit on the way of doing it. The 
vacuum tube appears to be a means of converting electric power 
direct into radiation. The Cooper-Hewitt lamp, for instance, gives 
an efficiency of about three candles per watt, or something like 0'6, 
Unfortunately the light is of a very bad colour. One method is to 
degrade the light by making it act on silk dyed with matters which 
lower the radiation to a redder colour by fluorescence. 


he Standard Candle.—The standard candle, which ought to 
give a light of 4 1, is about as absurd as the horse-power. The 
candle and the horse are about equally nearly obsolete, and the 
candle is about as likely to give a candle-power—or 4 v units of 
British light—as a horse to give a horse-power. The borse has one 
advantage over the candle: he is not inextricably mixed up with the 
4 т controversy, and well-meaning people do not try to rationalise 
him as a unit. 

t dnverted Hatios.—There is a curious tendency among engineers 
and other scientific men to get ratios wrong. People talk of 
efficiencies in “watts per candle”; “pounds of steam per horse- 
power-hour,” a specially barbarous unit; insulation in megohms per 
mile; specific resistance in microhms per cubic centimetre ; and 
muzzle velocity in foot-seconds; while elasticity is defined so that 
perfectly elastic means absolutely rigid. The “candle foot” and 
'! candle metre " or “carcel metre" are now coming in to add tothe 
unnecessary inaccuracy and confusion. It is sincerely to be hoped 
that we shall soon have light units in terms of watts and 
temperature of radiation, во as to fit into the C.G.S. system. 

t See, forinstance, "The Electric Arc," H Ayrton, a valuable 
epitome of the work done on the arc lamp up to the present time, 
including the authoress'. 

& Back Electromotive Force of the Arc.—Obm’s law, С = E/R, is 
really a statement of a physical fact, namely, that if tbe other 
physical conditions remain censtant, the ratio of О and Е is invari- 
able. It ie not a mere definition, though it is a definition too. But 
if the physical conditions alter with variations of c, there is only 
left a definition of B, as being equal to к/с. We cannot by any 
measurements of в aud c find out auything about the nature of R. 
If we choose we may write О = E/B /n, where в is defined asa 
pressure which may be negative, and m is defined as a resistance. 


The Arc Light.—Most makers of arc lamps seem to devote their 
whole attention to the mechanism, and look upon the arc merely ag 
a hot gap that has to be preserved by suitable apparatus. Many 
lamp makers, on the other hand, have records of exhaustive experi- 
ments on the relations of the pressure, current, and light with 
different carbons ; but they are very seldom published. On the 
other hand, an enormous amount of laborious experiment on such 
points as these is available, t and on the back electromotive force of 
the arc.§ The physics of the arc, an exceedingly difficult branch of 
study, has not received much systematic attention yet. There are 
во many anomalies about the arc that one cannot say anything 
definite with safety. For instance, if the temperature is limited by the 
vaporisation of carbon, what must be the specific heat of vaporisation 
of carbon? Where does the vapour go to, and what happens to it 
in an enclosed lamp? In condensing into smoke, it should give 
light of the same colour as the crater. If it has an enormous specific 
heat, it ought to raise the other pole to crater temperature where it 
condenses. If it is a light gas, a large portion of ita specific heat of 
vaporisation may go to external work. Most of the upper carbon is 
burnt away by external air; if a pencil to match the crater is 
volatilised it does not account for much power. If the vapour is 
very light, there must be large volumes from the upper carbon. 
Then what conducts? Carbon vapour alone, or mixed with a little 
monoxide or nitrogen, is a very good conductor at these tempera- 
tures. Does that go to show that carbon vapour dissociates like 
iodine or chlorine, &c. ? The whole question of the physics of the 
arc deserves far more careful study than it has yet received, but the 
work is surrounded with difficulties, and is really a branch of the 
theory of the passage of electricity through gases—a matter of the 
greatest scientific importance. 

Looking at the arc as analogous to a vacuum tube with no vacuum, 
but very hot and very raritied gases instead—a difference in degree, 
not in kind—the question arises whether we can get direct con- 
version into radiation without intermediate heating. The enclosed 
arc seems to give us something of this sort. It is difficult to see 
what goes on inside the inner globe, but tbe aro iteelf, apart from 
the crater, seems to give more light. The efficiency of an enclosed 


Any attempt to determine в and e from measurement of с and z is 
merely an attempt to solve a single equation with two unknowns, 
which is absurd. If two or more sets of readings of x and o, и! 
and c! and so on are taken, a fancy definition of в and e may be 
given, во that с = (E + e) /, c! = (Е! + е)/в, &c., and if many 
readings are approximately consistent with constant values of ¢ and 
B, they may be called electromotive force and resistance, but they 
are only fancy names, and have no physical meanings. A huge 
amount of labour has been devoted to trying to determine the 
resistance and back pressure of the arc in terms of m and B. I 
would urge that all this is an attempt to solve a problem which does 
not exist. Not only have innumerable experiments been made 
measuring C and к, but their ratios of relative increase are taken as 
if they gave further information. This involves exactly the same 
fallacies. Many of the methods involve making a change, вау, in с, 
and assuming the arc has not had time to change accordingly, but 
the arc is too quick. The various ingenious arrangements with 
alternating or telephone currents, superposed on direct, or direct 
superposed on alternating, are of the same type. They combine the 
argument in a circle as to the definition, with an attempt to deceive 
the arc by taking measurements before the arc has time to feel the 
changes due to change of current. These considerations are urged 
with the view of possibly saving unprotitable work. 

From Obm's law as a statement of a physical property of matter 
we get to regard resistance as a property in accordance with which 
d H/d 0 = C-R; that is to say, resistance has come to mean а 
property by which electrical energy is degraded directly into heat 


. —an irreversible process, while an electromotive force with a 


current means reversible change of electrical or mechanical or other 
power, or vice versá. This difference, though I have never seen it 
formally stated, runs tacitly through science. Again, we may 
electromotive force as being produced only by lines of induction 
cutting the circuit, to take the crude conception, This is the same 
definition in another form, except that in the reversible inter- 
change between chemica) and electrical energy, magnetic induction 
is not*generally considered. The behaviour of magnetic induction 
due to the movements and cbargings and dischargings of ions has 
not been worked out in any publication, as far as I know, but it ought 
to be. Thermo- electricity is worthy of study from the same point 
of view. 

Taking these definitions, and going back to the arc, it is clear that 
nearly all the power is spent at the crater. The drop of pressure 
may, therefore, be taken as being at the crater, so that the arc proper 
is nearly at the same pressure ав the other carbon. If the change of 
electrical energy is directly into heat, as there is no reason to doubt, 
then it is due to resistance, and not to back electromotive force. On 
the other hand, the radiation from the arc itself is probably due to 
direct conversion of electrical power into radiation; that is to say, 
the gas does not radiate light because it is hot —gases at 3,000? C. 
do not radiate any light but because the current affects tbe 
particles in such a way that they produce light. There are thermo- 
dynamical reasons for treating radiation as heat, but as the energy 
is not in this case first degraded to heat to heat the gas, and then 
radiated because the gas is hot, the radiation is caused not by 
resistance, but by back electromotive force. The molecular move- 
ments, whatever they may be, involve magnetic induction increasing 
or decreasing in the interlinked circuit in such a way as to produoe 
& back pressure, the power spént in overcoming this back pressure 
going out asa continuous stream of radiation. This back electro- 


motive force must be very mnall--notbhing of the order of 40 volte, 
for instance. me 
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src is much reduced, however, by the deposit and globes. Hot 
vapours, such as that of metallic salts in the Bunsen flame, give out 
light by direct action, not because they are hot, but by some 
chemical change, and this holds good of vapours in vacuum tubes, 
and doubtless also in the arc. In an enclosed arc the carbon vapour, 
instead of combining with oxygen, may first condense at the tem- 

rature of the crater, forming a laminous envelope round the arc 
itself. By mixing suitable salts with the carbons we may thus 
expect to get electrical power converted directly into radiation. 
It has long been known that adding sodium salts to the carbons 
increases the light, perhaps without improving it, but such experi- 
mente have been carried out rather empirically, and apparently 
without any distinct idea of direct production of light. 

We do not seem to have reached our limit as to light from pure 
heating, because we lose a lot of light into the opposite carbon. 
Bat, far more important than this, I would urge that the arc is not 
necessarily a hot body radiator only, but that it may also convert 
electrical power directly into light in the space between the elec- 
trodes, and this gives a chance of rising more nearly to our 
theoretical limit of about five candles per watt. 

(To be continued.) 


ON ELECTRONS. 


By бів OLIVER Lopar, F.R.S., Vice-President. 
(Paper read in London, November 27th, 1902.) 
INTRODUCTION. 


In Maxwell's Electricity published in 1873, Sec. 57, the following 
sentence occurs in connection with the discharge of electricity 
through gases, especially through rarified gases: — 

“ These and many other phenomena of electrical discharge are 
exceedingly important, and when they are better understood they 
will probably throw great light on the nature of electricity, as well 
as on the nature of gases and of the medium prevading space.” 

This prediction has been amply justified by the progress of science, 
and no doubt still further possibilities of advance lie in the same 
direction. The study of conduction through liquids first, and the 
study of conduction through gases'next, combined with a study of 
the processes involved in radiation, bave resulted in an immense 
addition to our knowledge of late years, and have opened a new 
cbapter, indeed a new volume, of physics. 

The net result has been to concentrate attention upon the pheno- 
mena of electric charge, and greatly to enhance the importance of 
a study of electrostatics. Not long ago Fitzgerald used chaffingly to 
speak of electrostatics as ‘‘one of the most beautiful and useless 
adaptations of nature”; and it was becoming the custom with 
teachers who felt that they must attend exclusively to the practically 
useful, and not waste their students’ time on decoration and super- 
fluities, almost to ignore, or at any rate to scamper through, the 
domain of electrostatics, and to begin the study of electricity with 
the phenomena of current, and especially of the connection between 
electricity and magnetism. 

And certainly from the severely practical point of view, as well 
as from many other aspects, this part of electrical ecience remains 
the most important; but to him who would not only design 
dynamosand large-scale machinery, to him who in addition to the 
training and aptitude of the engineer possesses something of the 
interests, the instinct, and the insight, of a man of science, to such a 
one the nature and properties of an electric charge, at rest and in 
motion, constitute a fascinating study; for there lies the key to the 
inner meaning of all the occurrences with which his active life is so 
intimately concerned—there lies the proximate solution of pro- 
blems which have excited the attention and taxed the ingenuity of 
philosophers and physicists and chemists since men began to escape 
from the struggle for bare existence—that most immediately 
practical of all occupations—and felt free to devote themselves, 
some to art, some to literature, some to the accumulation of super- 
fluous wealth, aud some to the gratuitous pursuit of speculation 
and pure theory. 

Your president, Mr. Swinburne, realising that a society like this 
Was sure to contain men eager to pursue their subject into some of 
the intricacies far removed from their immediately practical 
occupations, wrote and pressed me to come up and give an 
explanatory sketch of what had been done of late in the world of 
pure science towards the elucidation of the most familiar electrical 
processes ; and with but little hesitation I consented, feeling sure 
that what the President urged would not be regarded by the 
Institution at large as out of place or unsuitable, though of my own 
motion I should never have thought of offering any such paper. 


Part I. 


First I must lay a basis of pure theory: we must consider the pro- 
perties of the ancient and long known phenomenon called an 
electrified body. | 

Two substances placed in contact and separated sre in general 
united more or less permanently by lines of force, the region 
between them being in a state of tension along the lines and of 
pressure at right angles. These lines have direction: they begin 
at one body avd end at another, they map out a field of electro- 
static force, and their terminations on one or other of the bodies 
constitute what we call an electric charge. Electric charges are of 
two kinds, one corresponding to the beginning of the lines, the 
other to their ends. To one class of bodies, called insulators, the 
lines appear rigidly attached; whereas in another class they slip 
easily along, and are transferred from one such conducting body to 
another in contact with it, with great ease. The tension in the lines 


tends to bring the ends together ss near as possible, giving rise to 
what is observed as electrical attractions and repulsions. 

In empty space, it is probable that the only way of destroying such 
a field of force is to allow the two bodies to approach each other, and 
thus shorten up the lines to nothing; though, even so it is not 
probable that the charg s are.destroyed, but only approach so close, 
that they have no external effect at any moderate distence. When 
matter is present, however, it may be able to assist thia collapse of 
the lines in various ways, giving rise to the various phenomena of 
conduction and of disruptive discharge. 

If one of the two oppositely charged bodies is sent away to a con- 
siderable distance, while the other is isolated and regarded alone, the 
lines of this latter start out in all directions in nearly straight lines, 
giving rise to the simple notion of a single charged body, a thing 
which is no more really possible than is a single magnetic pole. 
The other ends of the lines must be somewhere, though they may be 
80 far away as to be spoken of as, for all practicel purposes, at 
infinity. 

Now consider how far this field of force belongs to the body, and 
how far it belongs to space, that is to the ether surrounding the 
body. The body is the nucleus whence the lines radiate, but the 
lines themselves, the state of tension and other properties which 
they represent and map out, do not belong to the body at all; at 
each point of space there is an electric potential, and this potential 
represents something occurring in the ether and in the ether alone. 

A Charged Sphere.—Picture in the mind’s eye such a charged 
body, say a charged sphere, and let it change its position; how are 
we to regard the effect of the displacement on its field of force? 
Nothing in physics is more certain than this, that when a body 
moves, the ether in its neighbourhood does not move. The ether, 
in fact, is stationary ; it is susceptible to strain, but not to motion; 
it is the receptacle of potential, not of locomotive kinetic energy. 

The effect of the motion of the body, then, is to relieve the strain 
of the etherat one place and to generate it at another; the state of 
strain travels with the body, but through the ether. 

Regarding the matter from the point of view of the ether, we 
might say that the field of force is constantly being destroyed and 
regenerated as the body moves. Regarding it from the point of 
view of the moving body, we should say that it carries ita field 
with it. 

The question now arises— and it is far from being an easy ques- 
tion—what sort of occurrences go on in the ether when this decay 
and regeneration of an electrostatic field is occurring, or when a 
field of force is moving through it? Can it adapt itself instantly 
to the new conditions, or does it require time? This matter has 
been studied, closely and exhaustively, by Mr. Oliver Heaviside. 

Fix the eye upon a point a mile distant from the body; does the 
information about the motion of the body reach that point instan- 
taneously, so that all the lines of force move like absolutely rigid 
spokes, every part simultaneously: and, if во, how is the commu- 
nication carried on so that the distant parts of the medium can be 
thus instantaneously affected? Or does the disturbance only arrive 
at the distant point after the lapse of a small but appreciable time ; 
in other words, has there to be an adjustment to the new condi- 
tions—an adjustment which reaches tbe nearest parts first and the 
further parta later; and if во, what additional phenomena can be 
observed during the unsettled period ? 

The answer is that during the motion of the charged body, and 
even after the cessation of ita motion, until the disturoance has had 
time to die away and everything to settle down into static con- 
dition again, the penomena of mognetism make their appearance; a 
new set of lines of force quite different from the electrostatic lines 
(although they, too, exbibit a tension along them and a pressure at 
rigbt angles) come into temporary being. These do not originate 
at one place and terminate at another; they are always and 
necessarily closed curves or rings, and in the present simple case 
they are circles all centred upon the path of motion of the charged 
body. At any point of space there are now three directions to con- 
sider :—(1) there is the original direction of the electrostatic field— 
the original electric line of force ; (2) there is the direction of the 
motion that is, a direction parallel to the movement of the charged 
sphere ; and (3) there is the direction at right angles to these two; 
this last being the direction of the magnetic lines of force—the 
direction of the magnetic field. | 

I spoke of the magnetic field as temporary, but that is on the 
assumpticn that the charged body is merely displaced, moved from 
one position to another; it it is not stopped, but keeps on moving, 
then the magnetic lines continue as long as the motion lasts. Its 
strength at any point, 7, 0, is:— 

ем . 
H — sin б, 
r? 

If we are asked whether such a magnetic field is weak or not, I 
have to reply that that depends entirely on how strong the cbarge is 
and how quickly it is moving. "There is, in my opinion, no other 
kind of magnetic field possible; and so, if ever we come across a 
magnetic field which we feel entitled to consider “strong,” we must 
conclude that it is associated with the motion of & very consider- 
able cbarge at a velocity we may properly style great. But certainly 
it is true tbat for any ordinary charged sphere moving at any 
ordinary pace—even supposing that it is а cannon-ball snot from 
tbe mouth of a gun—the concentric circular magnetic field surround- 
ing its trajectory ie decidedly feeble. Feeble or not, it 18 there, and 
to its existence we must trace sll the magnetic phenomena ot the 
electric current. | 

For just as there is no electrostatic field save that extending from 
one charged body to another, во there is no electric current except the 
motion of such a charged body, and no magnetic field except that 
which surrounds the path of thia motion. 

The locomotion of an electric charge is an electric current, and 
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the magnetic phenomena surrounding that current are believed to 
be the only maguetic phenomena inexistence. If any other variety 
is possible, the burden of proof rests on those who make the positive 
assertion. 

One more statement :— While the charge is stationary everything 
` is steady, and we have an electric field only. While the charge is 
moving at constant speed the current is steady, and we have a steady 
magnetic field superposed upon a steadily moving electric field, and 
a certain conveyance of energy in the direction of the motion. 

But what about the intermediate stages, the stages of starting and 
stopping; what is the condition of things after the charge has 
begun to move but before it has attained a constant speed, and 
again when the brake is applied and the speed is decreasing, or 
when the direction of motion is changing? What phenomena are 
observable during the epoch of acceleration or retardation of speed 
or curvature of path? Something more than simple electrostatics 
and simple magnetism is then observed. 

We get the phenomenon of induction— the generation of an in- 
duced E.M.F., of value at any point equal to the rate of change of 
the lines of magnetic force there. There being no conductor, this 
E.M.F. will propel no current, but it will represent an electric force 
which was not there before, and in a new direction, perpendicular 
to the direction in which the growing magnetic lines are moving, 
which is outwards from the charge. Consequently the new or 
induced E.M.F. points in the direction of motion, though in the 
sense opposed to any change in it; and the effect of its super- 
position upon the magnetic field is to cause a certain small trans- 
mission of energy in a radial direction out and away from the ac- 
celerated charge. Some energy therefore flashes away with the 
speed of light, though in ordinary cases au exceedingly small 
amount. 

It is from an electric charge during its epochs of acceleration or 
retardation that we get the phenomenon called radiation ; it is this, 
and this alone, which excites ethereal] waves, and gives us the 
different varieties of liyht. The energy radiated per second is 
. d eu? where v is the speed of light and ù is the acceleration of 

v 
the charge e. 

Thus, or rather by means of a very extensive development of 
these fundamental ideas, are all the phenomena of electricity and 
optics summarised, and, so to speak, accounted for. 

Electric Inertia.— Whatever a charge may be, and whatever the 
hydro-dynamic constitution of tbe ether, it must be able to maintain 
electric lines and magnetic lines, aud to transmit energy wherever 
both seta of lines cross at right angles. Р 

C 


An accelerated charge is equivalent to a changing current, for —. 


dt 
а? Q 
*. Whenever a current changes we have an 


may be written 


E.M.F. of self-induction set up equal to L К И 


Considered from the poiot of view of а current constituted by а 
moving charge, this corresponds to a mass acccleration. 

And the electrical acceleration is opposed by the E. M. F., just ав 
the acceleration of matter is opposed by its mechanical inertia. 
The coefficient of the electric acceleration represents, therefore, an 
inertia term, and is properly called electric inertia. 

By Lenz's law the effect of induction is always to oppose the 
cause which produced it. In tbe present case the cause is the 
acceleration or retardation of the moving charge, and so in each 
case this is opposed by the reaction of the magpetic lines gene- 
rated by it. 

Motion is opposed while it is increasing in speed, and it is assisted 
while it is decreasing in speed—an effect precisely analogous to 
ordinary mechanical inertia ;—and therefore force is necessary, and 
work must be done, either to start or to stop the motion of a charged 
body. Anextra force, that is, by reason of its charge. Whatever 
the inertia the body may have, considered as a piece of matter, it 
has a trifle more by reason of its being charged. 

The value of this imitation or electrical inertia for the case of a 
charged sphere of radius a is :— 

Оце? 
3a ` 

Since this is very important, I repeat: ust as a changing magnetic 
field affecta an electrostatic charge, that is to say, generates a feeble 
field of electric force, into the intensity of which the velocity of light 
enters squared in the denominator, so it is with a changing electric 
field, it generates a magnetic field proportional to its velocity of 
change ; »ud if it is being accelerated, the magnetic field itself varies, 
and in that case geuerates an E. M. F. which reacts upon the accelerated 
moving charge, and always in such a way as to oppose its motion— 
by what is called Lenz's law, or simply by the law of conservation 
of energy; for if ıt assisted the motion, the action and reaction 
would go on intensifying themselves until any amount of violence 
was reached. 

The magnetic linea generated by arising current, that is, by a 
positively accelerated charged body, react back upon the motion 
which prodaced them in such a way as to oppose it—to oppose it 
actually or elastically, not passively or sluggishly, as by friction. The 
reaction ceases the instant the motion becomes steady; it is not 
analogous to friction therefore, but to inertia ; it is the coefficient of 
an acceleration term. 

The magnetic lines generated by a falling current, that is by a 
negatively accelerated or retarded charged body, react oppositely 
and tend to continue the motion: thus here also we have a term 
corresponding to inertia. And the charged body may be said to 
have momentum by reason of its charge while it is moving. The 


(See appendix.) 


value of the momentum is proportional to the velocity, so long as the 
velocity is not excessively great, and accordingly the inertia term is 
constant, and independent of speed, under the same restriction. [t 
may, therefore, be considered to be in existence even when the 
charge is stationary, and thus it simulates exactly the familiar 
mechanical inertia of a lump of ordinary matter. 

In an appendix will be given the simplest form of the quantitative 
relations here indicated, and the inertia due to an electric charge 
will be calculated. It is to be understood that whatever inertia a 
material sphere may possess, considered as matter, it will possess 
more when it is charged with electricity, and this, no matter 
whether the charge be positive or negative. The amount of extra or 
electrical inertia is proportional to the electrostatic energy of the 
charge; that is to say, it is proportional to the charge and its 
potential conjointly. Call the charve ¢, and the radius of 
the sphere а, the poteutial will be /a, and the appro 
priate inertia is m = : e. ска, where vis the velocity of light. 

Another way of putting it is to say that if a mass of this amount 
were moving with the speed of light, its kinetic energy would be 
half as great again as the potential energy of the electric charge 


when standing still; for $ mn — фе. ^ 


-= $Qv = potential 
Aa 
energy. 

Now any appreciable quantity of matter, even à milligramme, 
moving with the speed of light, has a prodigious amount of energy; 
namely, for the mass of one milligramme, 15 million foot-tons Or 
as Sir William Crookes has ex pressed it; a gramme, or 15 grains, of 
matter, moving with the speed of light, would have energy enough 
to lift tbe British. Navy to the top of Ben Nevis. Consequently 
the inertia of any ordinary quantity of electric charge 
must be exceedingly minute. Notwithstanding this, it is quite 
doubtful whether or not there really exists any other kind of 
inertia. The question whether there does or not is at present, 
strictly speaking, an open one; though to wy mind it is practically 
closed. 

The only way of conferring upon a given electric cbarge any 
appreciable mass is to make its potential exceedingly high, that is, to 
concentrate it on a very small sphere. 

A coulomb at the potential of & volt has an electrostatic energy 
of half a joule, that ie, 4 х 10° ergs. The mass equivalent to this 
would be : 

2 107 ES. 
3 9x10? 27 


Raise the potential to a million volts, and the mass equivalent to 
a coulomb at that potential would be the hundredth part of a milli- 
gramme ; still barely appreciable therefore. 

The charge on an atom as observed in electrolysis is known to be 
10 ' electrostatic units. If this were distributed uniformly on a 
sphere the normal size of an atom, viz, one 10 * centimetre in 
radius, its potential would be zz of an electrostatic unit, or about 
three volts. The energy of such a charge would be 10^? erg, and 
the inertia of a body which would possess this energy if moving at 
the speed of light would be 10 * gramme. 

But this is iucomparably emaller than the mass of a hydrogen 
atom, which is approximately 10 * gramme. Consequently the 
ionic charge distributed uniformly over an atom would add no 
appreciable fraction to its apparent mass. 

If, however, the atomic charge were concentrated into a sphere 
of dimension 10 centimetre, its potential would be 1,000 electro- 
static units or 300,000 volts, its energy would be 10‘ erg, and its 
inertia 10 7" gramme, or about + of the mass of a hydrogen 
atom. | 

All this is a preliminary statement of undeniable fact; that is to 
say of fact which follows from the received and established theory 
of electricity, whether such things as electrons had ever been found 
to exist or not. j 

All that we have stated is true of an ordinary charge on any 
ordinary sphere which can be made to move by mechanical force 
applied to it. 

It gives us the phenomena of electrostatics when at rest, of mag- 
netism when in motion, of radiation when started and stopped, and 
it incidentally, by reason of the known laws of electro-magnetic 
induction, exhibits a kind of imitation inertia, and io that way 
simulates the possession of the must fuadameutal property of 
matter. 

I will add a few more closely connected assertions. Apply 4 
sufficiently violent E.M.F. to a charged sphere, and the charge may 
be wrenched off it. 

Insert an obstacle in the path of a violently moving charged 
sphere so as to stop it mechanically with sufficient suddenness, aud 
again it is possible for the charge, or something like it, to be jerked 
off it and passed on. But to do this the speed of the sphere, 88 
well as the euddenness of stoppage, must be excessive. Usually the 
charge is merely thrown into an oscillation, when the sphere 18 
suddenly stopped; and it then emits a solitary wave or spherical 
shell of thickness equal to the diameter of the sphere: or greater 
than that diameter by the amount tbe sphere has moved during its 
retardation. When the acceleration is moderate, however, the 
radiation is less energetic and also less intense: less energetic 
because its power depends on the square of the acceleration, less 
intense because it is spread over a thicker ethereal ehell 
Rontgen rays are perceptible only when the speed was great and 
B stoppage so sudden that the wave or pulse shell is strong and 
thin. 

The doctrine of the behaviour of a charged sphere in motion, and 
the calculation of the value of the quasi inertia of an electric charge, 


x 10 "gramme = 10-* milligramme. 
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was begun by Prof. J. J. Thomson in an epoch-making paper pub- 
lished in the Philosophical Magazine for April, 1881—one of the most 
remarkable physical memoirs of our time. | 

The stimulus to tbis investigation was supplied by those brilliant 
experiments of Crookes, published in the Philosophical Transactions 
for 1879, which were preceded by observations of Piucker and 
Hittort, and followed by other observations by Goldstein and Pulvj 
and others in 1880. 

In 1891 Sir William Crookes was your President, and in his 
inaugural address expounded further some of these brilliant experi- 
mental investigations, to which Schuster and many others had 
contributed. It is not too much to say that up to the time of Crookes 
the phenomena of the vacuum tube were shrouded in darkness, 
notwithstanding much laborious and ing work done both 
in this country and on the Continent in connection with them; 
but that since the researches of Crookes in the seventies, the 
theoretical luminosity of the vacuum tube has steadily increased, 
until now, as Maxwell predicted, it is shedding light upon the whole 
domain of electrical science, and even upon the constitution of matter 


itself. 
| ( To be continued.) 


BIRMINGHAM LocaL SECTION. 


On the 10th inst., Mr. Henry Lea, M. Inst. C. E., the chairman for this 
session, delivered an address upon Recent Progress in Electrical 
Industry ia Great Britaio.” 

The period selected tor showing the growth or otherwise which 
had taken place, was from tbe beginning of 1898 to the end of 1901, 
four years. Steam engines for driving dynamos for producing 
electricity for all purposes were first considered. Nineteen firms 
had replied to the questions asked, and the largest firms in the 
country were iocluded. Although the totals could not be taken in 
any sense ав the total of the country's productions, they might 
fairly be regarded as representative of the industry generally. The 
following results were given :— 


NUMBERS TOTAL B.H.P. AND AVERAGE B.H.P. ENGINES TURNED 
OUT FOR THE SOLE PURPOSE OF DRIVING DyNaMoOs. 


Number of Average B. H. p. 
Year. engines. Total B. H. p. per engine. 
1898 967 86,000 89 
1899 1,649 168,000 102 
1900 ... 1,655 210,000 127 
1901 ... «oe 1,836 295,000 161 


From the Table it will be seen that not only has the total Н.Р. 
increased tremendously, but that the average power of the engines 
has increased 81 per cent. in the four years. The increase in the 
. total B.H.P. for the same period was 243 per cent., while the increase 

in the actual number of engines was 90 per oent. 
. Mr. Lea then turned to the question of output of dynamos and 
motors, taking first direct current machines. The number of firms 
who furnished returns was only 17, and the chairman remarked that 
electrical firms seemed much more reticent as to their outputs than 
were the makers of engines. The figures for this side of the 
industry were given as below, viz.:— 


No. of b.c. Total power 
Year. dynamos and motors. in Kw. 
1898 Sa, okt ee 2,540 39,300 
1899 wee S4 4,736 65,200 
1900 p ees dais 5,095 83,600 
1901 „ 6,799 107,400 


The number of machines for 1901 showed an increase of 168 per 
cent. over 1898, while the output in Kw. showed an increase of 
174 per cent. 

The next item dealt with was alternating current machinery. It 
was stated that manufacturers of this class of machinery were com- 
posue few in number, and as regards three-pbase work, had not 

en long engaged in the production of such machines. Grouping 
together single, two and three-phase machines, the following 
returns—from tive firms only showed the numbers and power of 
generators and motors combioed :— 


Year. No. of machines. Output kw. 
1898  ... зз "e 35 9,322 
1899 . ae "T me 37 8,974 
1900  ... T T iss 39 8,209 
1901  .. is vais outs 77 8,165 


The figures given by Mr. Wyld in 1901 before this local section 
were quoted, viz.: that 16 installations of polyphase plant had 
been installed in this country in the last four years, aggregating 
some 10,000 H.P., while the Manchester Stuart Street station, con- 
taining 15,000 up. three-pbase, and the Willesden two-phase 
plant, amounting to 10,000 H.P, were brought forward as 
instances of the increased adoption of polyphase machiaery. The 


conclusion was drawn that, although nearly all of this polyphase | 


machinery was imported from ab oad, yet the day was fast 
approaching when the bulk of it would be manufactured ia this 
country. 

In traction work, progress has been more marked, perhaps, than 
in any other branch. In 1898 the route mileage was 365, and the 
number of cars was 2,117. In 1901 the figures had increased 
respectively to 777 (an increase of 112 per cent.) and to 3,821 
(an increase of 73 per cent.). The capita] invested in 1898 was 
£9,800,000 by companies only; by 1901, municipalities had entered 


the field, with the result that they had invested over 10j millions 
sterling, the companies having, at this time, invested 19} millions, 
making a total iuvested capital of over 304 millions, and an actual 
increase of 210 per cent. since 1898. Mr. Lea, who reported upon 
the surface contact system for the Wolverhampton Corporation, 
said that the service was & succeasful one, and that, so far, it had 
given every satisfaction. At first there bad been a little trouble, 
as was usual in all new undertakings, but the cause had been 
ascertained and removed, and the line had since given great satis- 
faction. The crucial test would be a severe winter, with plenty of 
snow and salt. | 

Some interesting observations were made about the ultimate dis- 
placement of the steam locomotive. The reason why the railway 
engineers had not made steam locomotives to travel at 100 miles 
per hour was becanse they had not been asked to do so. It was not, 
as was frequently stated, that the employment of reciprocating 
parts prohibited the use of steam engines for these speeds. With 
trains of the same length as the proposed mono-rail, and on a 
perfectly straight track, a modern locomotive with driving wheels 
8 ft. 8 in. diameter could attain a speed of 100 miles per hour. 

A long description of the general uses for electricity at a railway 
station, and an account of the Crewe plant for lighting and power 
purposes, &c. were given. Interesting lantern illustrations were 
shown of the signal cabins at Crewe, where the levers are worked 
by electricity; the largest cabin— which is also the largest in the 
world—is one containing 350 levers. | 

The last section of the address dealt with measuring instruments, 
and the many improvements made during the last four years werc 
described. Perhaps the most interesting instrument which had 
been brought out was Mr. Duddell’s oscillograph. Mr. Lea 
gave a demonstration of the working of the instrument. This con- 
sisted of a series of experiments showing, among other things, the 
process of synchronising two alternators. 

The form of the synchronising current wave was shown, and by 
altering the field strength of one alternator, it was observable that 
the power factor was increased and the current reduced, while it 
could also be seen how the current came into step with the E. M. F. 
The demonstration aroused the keenest interest. 


THE SUGDEN WATER-TUBE BOILER. 


Tu latest form of large water-tube boiler is that which we illustrate 
on the following page, the invention of Mr. Thomas Sugden, a boiler 
expert of 30 years’ experience in boiler insurance engineering and 
manufacture, а Whitworth scholar, and inventor of several valuable 
and successful accessories connected with steam boilers. 

` The “Sugden” boiler, while not departing from well known 
general lines, embodies improvements of an important character for 
providing means for more efficient circulation of the water, better 
fuel combustion and improved furnace arrangements to render the 
heating surface more effective, one object kept in view being the 
better prevention of smoke. The boiler is constructed in sections, 
and straight headers are employed with tubes placed immediately 
over each other ; also the baffles are placed horizontally. 

Water-tube boilers, as hitherto constructed, require approximately 
about 50 per cent. more heating surface than Lancashire and similar 
types of internally-fired boilers for the same amount of water 
evaporated, thus indicating the fact that a given amount of heating 
surface in & Lancashire boiler is more effective than the same 
amount of heating surface in & water-tube boiler. For example, a 
Lancashire boiler, 30 ft. x 8 ft. diameter, has 966 aq. ft. of 
heating surface; this boiler will evaporate under fair conditions 
of draught and fuel, say, about 7,000 lbs. of water per hour. To 
evaporate this amount in a water-tube boiler, at least 1,600 sq. ft. of 
heating surface is required. The reason for this difference in 
efficiency of heating surface is, to a large extent, due to the method 
of abstracting the heat from the furnace. In the case of the 
Lancashire boiler, an area of only a few square feet of heating 
surface is presented to the flame immediately uver the fire, whereas 
in a water-tube boiler about one-third of the heating surface of the 
boiler is placed directly over the fire, the effect of which is to 


. eool the gases below the point of ignition, and in this way it is 


possible for gases which have not by any means produced their 
full quantity of heat to pass away into the main flue. Instances 
have occurred where such gases have become iguited by means of a 
stray spark, and have burst into flame after passing into the flue, on 
the way to the chimney. 

Water-tube boilers are constructed somewhat after the manner 
of a surface condenser, and if provision be not made for absorbing 
the heat gradually, the furnace gases become too quickly chilled. 
One of the objects aimed at in the design of the “Sugden " boiler 
is to render the heating surface more effective and to prevent 
unconsumed gas from passing iato the flue. This is provided for in 
the arrangement of tbe furnace whereby the gases are made to 
travel longitudinally over the tubes, that is, in the direction of the 
length of the tubes. The heating surface is divided into three 
chambers or compartments, by means of horizontal baffles. The 
bottom baffle is pierced with a number of slots or openings im- 
mediately over the furnace where the fire is hottest. Through these 
slots a small proportion of the flame and heated gases is allowed to 
escape direct into the second chamber, the bulk of the gases, 
that is, about 90 per cent., passing along the tubes in the first 
chamber towards the rear end, and thence into the second chamber. 
Any gas which, in contact with the large amount of heating surface 
in the first chamber, has been cooled below the point of ignition 
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before combustion, now comes into contact with the numerous 
flame jets from the first chamber, and is re-ignited. In this way 
the gases are more effectually consumed. 

A further advantage of the arrangement is that the flow of gases 
is horizontal. The gases completely envelop the tubes, thus pre- 
venting the accumulation of soot on their upper surfaces. The 
usual deposit of soot on the top side of the tubes renders the heat- 
ing surface much less effective, and this deposit is always made 
where the gases strike water-tubes at right angles to their length. 
Where the gases move in the direction of the tubes, there is no 
useful purpose served by placing the tubes in “stagger.” The 
effect ot a straight header is to secure a freer circulation of the water, 
its course not being impeded by the resistance of a tortuous passage. 
The importance of free circulation is not sufficiently recognised, 
and probably many tube failures arise from this cause. The course 
of circulation is that of least resistance, and water may circulate 
chiefly through the upper rows of tubes, while in the lower rows, 
where the water cannot get away so quickly, circulation may be defi- 
cient, and steam being imprisoned in the tubes at intervals, may 
cause overheating and consequent tube failures. A straight header 


wherein water can move freely provides a safeguard against over- 
heating and failure of the lower tubes. 
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As regards smoke prevention, the furnace is so arranged as to 
admit of the correct principle of firing being adopted, viz., supply- 
ing the fresh or green fuel at the front and maintaining a white- 
hot fire at the rear of the grate. The smoke from the fresh fuel 
passing over the incandescent fire is ignited and consumed with the 
air admitted for the purpose. In boilers of ordinary construction 
where the gases escape vertically from the fire grate, it is im- 
possible to avoid making smoke, for the design it bad both in theory 
and in practice. The one and only way of burning smoke effectively 
is to pass it over the incandescent fire as described, while mixed 
with the air necessary to ensure its combustion. 

и Sugden’s improved superheater is shown in the above illustrations. 

The chief features of this are straight tubes of uniform length 
and diameter, no joints in the fire, and no flooding water required 
during the process of raising steam. 

The use of flooding water is open to very'iserious objections 
owing to damage from neglect to blow off the flooding water before 
turning on steam to the engines, and to leakage: of water through 
the flooding cock, as well as to incrustation in the tubes, 
which results from the evaporation of the flooding water, thus 
rendering the beating surface ineffective and the tubes liable to 
burn out. Steam from tbe boiler enters a drum at the rear end of 
the superbeater. This drum is divided into two, compartments, one 
being the inlet and the other the cutlet to the superheater. The 
inlet side communicates with a series of tubes, which convey the 
steam to the front end ofthe boiler into a header connected by a 
similar series of tubes to the second division, that is, to the outlet of 
the superheater drum, whence the steam passes along to the main 
steam pipes. | 


The superheater tubes are arranged as shown in the illustration 
to intercapt the heat from the flame and furnace gases in such a 
manner as not to be expo:ed to the more intense heat immediately 
over the fire. A relief pipe is provided which discharges the 
superheated steam into the boiler when steam is first being raised, 
thus causing steam to circulate through the superheater tubes. 
This pipe is provided with a valve, which is operated by mechanism 
connected to the stop valve so as to be fully open when the stop 
valve is closed, and closed when the stop valve is open. | 

With respect to the construction of the headers, these, iustead of 
being welded as usual, are made of solid-drawn steel. 

The Sugden boilers and superheaters are manufactured by 
Messrs. Galloways, Ltd., of Manchester, who have put down special 
tools for the purpose. Some of these contain specisl features 
which are improvements upon auything hitherto done in this 
direction. | 


IMPERIAL TELEGRAPHIC СОММО- 
NICATION.* 


By CHARLES BRIGHT, F. R. S. E. 


(Continued from page 1004.) 


IT should be taken as an axiom that no reduction of rates will pay 
at first, matters improviug only gradually as the public becomes 
aware of the advantage afforded them. This view, however, is 
evidently not sbared by the associated companies; for in the year 
1886, the late Sir James Anderson, (managing director of the 
Eastern Co.,) in the course of a paper to this Chamber remarked, 
"If they were to lower their tariff to 2s. to India and to 4s. to all 
other places beyond India, the companies would lose more than half 
their preseat revenue.” As we know these reductions have, under 
stress, since been partially reached without any sigas of the 
disaster referred to. 

It may be remarked incidentally, that, in answer to recent public 
calla and partly due to a wiser handling, the companies referred to 
have, of late, shown definite signs of pursuing a more enlighteued 
policy, for besides waiving the question of subsidies where before 
they were said to be essential, f they have lowered some of the 
rates to a material degree. This, however, is no doubt largely due 
to distinct sugg stions of State or other competition, as well as 
to the various inquiries recently set afoot at the instance of 
agitation and pressure brought about by Sir Sandford Fleming, 
Sir Edward Sassoon, Mr. Henniker Heaton and other energetic 
statesmen. Besides the reduction of rates to Australia and 
other places, resulting from the Pacific cable project, the 
separation of the British and foreign offices at Hong Kong and 
Shanghai and the ultimate extension of the Cape—Australia cable to 
Adelaide, are all cases of the dictates of critics being eventually 
acted upon after being for a considerable time derided as unreason- 
able, unnecessary, impracticable, and, indeed, involving penury ” 
to the companies. Then, again, the eventual solution of that 
mystery, the Indian rates, only came about through Sir Edward 
Sassoon's persevering inquiries. By some extraordinary circum- 
stance the Eastern and Indo-furopean Companies were most 
desirous of a reduction,” but Russia and Germany were said to 
object. | 

Other similar proposals are being made now that evasion appears 
impossible, and no doubt some ingenious explanations of all these 
reforms is available; but we see the effect of agitation and how 
much is due to those who have agitated. It would seem as though 
fair and square business competition is what is really wanted. 

Very strong arguments should, however, be necessary to induce 
any Government to compete with private enterprise. The State 
should, on the other hand, exercise on behalf of the public taxpayer 


an effective control, rather than otherwise interfere with industrial 


undertakings. . 

Looking to the future, it appears abundantly clear that the 
Government are not only perfectly entitled morally, but that it is 
also their duty to watch over and protect the interests of the public 
by putting a limit on the rates to be charged by telegraph com- 
panies when the latter seek subsidies, or, at any rate, landing rights.§ 


* An address given before the London Chamber of Commerce on 
Tnursday, December 4th, 1902. | | | 

f A somewhat large subsidy—4£34,000 a year— was asked by the 
Eastern Extension Co. for the new lines to and from the Cape to 
Australia, but the laying of this was ultimately agreed upon with- 
out any subsidy whatever, before tbe Government had actually 
settled on the Pacific cabie. A reduction of tariff was volunteered 
at the same time. | 

i The Pacific cable only became necessary as a Government 
concern because the companies respousible for our cables to 
Australasia were not prepared to meet requirements. Under such 
circumstances no company could reasonably expeot to be protected 
against Government or other competition. 

$ To place the existing rates on a proper footing af onc, 
especially if there is auy idea of eucouraging competition rather 
than otherwise, strictly speaking, a special Act of Parliament 
should be introduced for the purpose of their adjustment. It is, 
however, difficult to recognise the justice of such a course under 
the. particular conditions that have prevailed up to date; more 
over, it is questionable whether a Bill with this end in view would 
ever pass. 
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A sliding scale tariff dependent on, say, а standard revenue, might 
be found possible—on the gross receipts, not on the net 

fits, which cannot readily be checked. Or, again, the rates 
might possibly be based somewhat on the average earnings for a 
given period.* A guarantee of traffic, either on the laying of a 
cable or on a reduction of rates, would, in future, be preferable to 
the payment of large subsidies. Another useful reform would be that 
ofthe general adoption of a class ої “ deferred messages at special 
and reduced rates, as already in use in India and other countries. 
At present only 5 per cent. of the messages sent are of a private, 
or domestic, character; but if deferred rates came into vogue for 
employing the cables through the night, the number of such 
messages might be very largely increased. Moreover, speculative 
inquiries about prices and quotations would then become a more 
general subject for telegraphy. The proof that there is ample room 
for the deferred rate system rests in the fact that the companies вау 
that if they were adopted nearly all messages would go on that basis. 
It is not unlikely that the deferred rate system will be accepted 
as feasible if sufficient pressure be brought to bear, though possibly 
the International Convention may again be made a stumbling 


block. Legislation must be introduced if necessary to prevent a 


company from charging another system excessive rates for for- 
warding on messages with a view to avoiding competition - that is to 
say, to put a stop to what are known as blocking rates. Then, 
again, the Government might take occasion to bargain with companies 
‘for reduetion of rates in one direction when granting landing rights 
in another. An indemnity might also be imposed for every day's 
interruption to communication above a certain number. This is 
better than applying anything of the sort to the duration of time 
occupied in actual repairs. This is a point, however, which should not 
be pressed, for a number of alternative routed cables between given 

ts is more essential and would probably meet the requiremente. 
In the public interest the Government ought also to guard against 
subsequent financial amalgamations, absorptions,} or joint purses, 
besides providing for taking over any given cable (at an expert's 
valuation) at any time, if found desirable. 

Further, it is a question whether exclusive landing rights should 
be granted, unless on very definite and favourable conditions. 
Wherever competition is excluded to the benefit of any particular 
interests, a corresponding advantage should be eecured by the 
Government on behalf of the public. In any case, exclusive rights 
should be capable of being terminated if found desirable, and should 
never in future be made permanent.! 

The result of reduction of tariffs would probably, as a matter of 
fact, eventually tend to an increase of revenue rather than other- 
wise. Had the companies a little more recognised the principle of 
opening up a country and its trade (in the same way that railways do 
without subsidies) and popularising “the cable by low rates—on 
the principle of creating a demand," and allowing that telegraphy 
tends to re-act on trade—they would very likely have done even 
better than they actually have done, and would not have bad 
practically all the Chambers of Commerce on their trail, besides 
the Colonial Office following up various complaints from almost 
every corner of the Empire. It is possible that the reason the 
companies do not want to lower their rates is because if they did so 
they would require to increase their staff§ and possibly the number 
of lines between given points. The latter reason is, as a matter 
of fact, a strong argument in favour of reduced rates from the 
strategic and taxpayer standpoint. At present, cablegrams are 
never sent, by private individuals except under great stress—indeed, 
the cable is hardly thought of by them and messages would be 
sent on a much larger scale by sinall business houses if the rates 
were materially lowered. This still more applies to the Press— 
most important clients—who might, with cheaper rates, do so much 
to bring the Empire into closer touch, politically, commercially, 
and socially. The popularising of the cable might be effected 

artly by reducing the rates for above a certain number of words, 
if further alternative lines be laid, the effect being an encourage- 
ment to business cablegrams covering more ground. But what 
we really want—and what, perhaps, we shall some day get—is a 
universal 1s. rate for all cables throughout the Empire. 


* A certain rate per mile is an obvious standard; but this, for the 
reason that the tariff has to be arranged on the basis of probable 
traffic volume, and that the shareholders’ outlay has also to be con- 
sidered, would not always be fair. Probably the best rough 
standard at present existing is the Atlantic tariff, for here competi- 
tion, more or less severe, is in force; and, on tbe other band, 
English Atlantic companies have had no actual subsidies. 

f These, though having certain advantages from an economic 
administrative point of view, are liable to lead to abuse of power, 
besides defeating wholesome competition. 

t This is based on an approximate estimate of the life of a cable, 
& very ordinary period being 25 years. Sometimes it is only 20 
years; but this has been exceeded in several instances; and, in at 
any rate one instance, the period has been made indefinite, i e, per- 
manent, notably in that obtained by the “ Eastern” Co. from 
the Khedive for telegraphic communication with Egypt. Some- 
what similar considerations appear to bave been securtd by the 
companies from Turkey and Persia. 

$ At the present time, the Eastern” group of companies em- 
ploy a staff at home and abroad amounting to about 2,000, exclusive 
of the 700 odd who are attached to their fleet of 12 cable repairing 
ships. 
| In other words, though they might in tbe end earn as much 
revenue by reduced rates, it would give them a great deal more 
trouble to effect this. 

< It is doubtful whether many know which course to pursue 


when wishing to send a cablegram, 


Meantime, anything in the shape of lower rates and an increased 
number of cables on different routes to carry the increased traffic 
would be good commercially, politically, and strategically. If the 
Government would guarantee the companies for a given period 
against loss, the experiment might be agreed to, I imagine. 

Let us now turn to the strategic aspect of alternative lines on dif- 
ferent routes. This has often been misrepresented. For instance, 
those who have advocated the ordinary trade routes as the best 
routes strategically for cables, have, by way of backing up their 
contention, laid stress on the fact of our men-of-war being on the 
spot. Bat it should be remembered that in the event of a “ sur- 
prise war," our communications with the rest of the Empire vid 
the Mediterranean would probably be cut off before war was 
actually declared.* For that very reason it should be similarly 
worth our while to render such an achievement out of the question 
beforehand, and that is best accomplished by increasing the number 
of our telegraph routes, and of making future cables further out of 
the reach of naval powers. As things stand at present, in practi- 
cally every case the enemy could only effect interruption to our 
traffic by more than one line being disturbed at tbe same time. 
This would probably always involve more than one European 
Power being against us, but it would be a possibility to be reckoned 
with in the event of a “ surprise war." As a matter of fact, it could 
always be effected in the absence of one of our battleships from 
the right spot at the right moment in both cases. Rapid com- 
munication with her fleets at foreign stations is an absolute 
essential, indeed, for a power in command of the sea at, and 
previous to, the outbreak of war. 

If it happened that France and Russia were combined against 
us, Russia would at present be in a position to cut off our com- 
munications with India and Australia in the Mediterranean, f besides 
interrupting the systems of the Great Northern Telegraph Co. en 
the one hand, and the Indo-European Telegraph Co.§ on the other, 
whilst France paid her attention to the systems vid the African East 
and West Coasts respectively, as well as the European landlines and 
the cables in the English Channel. The mere fact that the asso- 
ciated companies are inthe habit of setting aside a part of their 
reserve fand for war risks clearly indicates that they do not really 
consider their cables safe in time of war. The companies, however, 
contend that strategic cables could be laid “to order" as required. 
This undoubtedly might be practicable, though often difficult to 
accomplish: but if we recognise the likelihood of our communica- 
tions being interrupted before war has been declared, we are here 
again presented with the spectacle of “locking the stable door after 
the horse has been stolen." As a matter of fact, in many instances 
it would be several weeks, if not months, before the missing link 
could be restored, during which time the effect might be disastrous. 
In this argument, too, the companies appear to forget, for the 
moment, the scarcity of gutta-percha, so often referred to by 
them. 

Some students of the subject have suggested that the cutting 
of neutral cables is contrary to international law; but Article 
XV. of the Convention on the freedom of belligerents, arrived 
at during the International Telegraph Conference held at 
Paris in 1884, seems to pretty well dispose of that argument. 
In any case, we know from experience that cables undoubtedly 
would be cut in time of war, in spite of all conventions or inter- 
national laws, which would, indeed, be a broken reed for a great 
commercial nation, like Great Britain, to lean upon in the event 
of war with other naval powers. || 

Then there are those who consider that a line which touches on 
foreign soil can readily be converted, at short notice, into an 
" all-British " line, by a change of route, in the event of war. Of 


. course, such a thing might be done with a successful issue ; but the 


risk is great, and the result is liable to be less satisfactory in any 
case than an “ all-British " line ready made," which is a matter of 
paramount importance, irrespective of any commercial view. The 
suggestion that such “ all-Bricish lines should be made “to order 
as required, seems to indicate an admission as to the utility of this 
class of line, though the suggestion has been made by those who 


* It must be remembered that a power which is friendly to-day 
may be unfriendly to-morrow; in fact, with the present state of 
foreiyn politics, there is no knowing who we may not have against 
us any day. In this connection may be quoted the words of a 
worthy opponent to ''all-British " cables—Lieut. Carlyon Bellairs, 
R.N. :—“ There is no strategical reason for avoiding landing cables 
on foreign soil, except the possibility of being at war with the power 
owning the territory in question.” I have underlined the last part of 
Mr. Bellairs’ sentence, because it appears to me to give away his 
argument altogether. 

T Itis known that Russia has for years had carefully prepared 
schemes for cutting off our communications to the East and Far 
East, and the same applies to France. 

i During the bombardment of Alexandria this actually did 
occur. 

§ This company has, it is believed, recently had foreign clerks 
forced upon it in Germany and Russia. 

|| In this connection, let us quote the words of Colonel Bir G. 8. 
Clarke, K.C.M.G., F.R.S., when discussing Lieut. Bellairs' recent 
paper at the United Service Institution. In the course of his 
remarks, Sir George said: — I do not attach very much weight to 
the point about the non-liability of cables connecting a neutral and 
belligerent to be cut except in the belligerent's territorial watere. 
There is no international agreement at all as to the status of cables 
in war such as will protect them. In the Convention of 1848 
we kept entirely clear of all attempts which other Powers were 
ready to make, to obtain some recognition of the neutrality for 
cables.” 
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argue that cables are least liable to disturbance in time of war if 


landed on foreign territory of various nationalities.“ Certainly a 
shallow water “ all-British” line would be more prone to cutting 
if we were at war ourselves; but, on the other hand, any strategic 
cable should be laid in deep water, if possible. 

Moreover, the secrecy secured for the "all-British" line—an 
advantage applying in times of peace as well as during war—is an 
advantage which exists in no other class of cable. This advantage 
is sufficiently great even to counterbalance any greater chance that 
may exist, under given (common) circumstances, of its being cut if 
this country were engaged in war. Though it is quite true it is 
impossible to foresee the precise seat of any future war this country 
may be engaged in, surely it is well worth being prepared for an 
emergency beforehand, in, at least, any likely quarter. That is 
evidently the conclusion that our Continental neighbours and the 


United States have arrived at already as regards cable communica- 
tion. 


Lines laid for strategic reasons meet their requirements best if 


laid in deep water, with few landing places, f on out-of-the-way 
(non-trade) routes—their exact course, except at the ends ; being 
unrecorded $ in the open, broad ocean, where they are admittedly 
difficult, even for a cable ship to find, and even when the route is 
actually known. Moreover, a knowledge by the enemy of the 
position of a cable in deep water | is a far less serious matter than 
when laid in shallow water. A man-o'-war can pick up and cut acable 
in shallow water, just, asitisequally true, she can probably more 
easily repair a cable here, but without long lengths of actual cable- 
grappling rope, and the necessary fitting-up machinery, she cannot 
do much with a deep-water cable.“ 

One of the few reasonable points against all-British " cables is 
that of setting the backs of Europe, as well as the United States, 


against us. But this has been practically discounted by the fact 


that France and Germany, in addition to our American cousins, are 
now going in for similar precautions themselves—initially on 
account of the cables of the world being British-owned.** 

A stock argument sometimes brought up to show that all- 
British " cables are not necessary from the point of view of secrecy 
of messages, is based on the value of the cipher code in this connec- 
tion. Surely, however, it is a mistake to rely on the security of the 
cipher, or any code, when we know by experience that the most diffi- 
cult cipher can be translated if a sufficient number of messages are 
available to work on, together with a knowledge of the correspon- 
dent’s identity, and the probable nature of his communications. f 
Apart from this, the mere fact that messages passing through foreign 
territory are subject to serious, and often intentional, inaccuracies 
and delays is a sufficient argument in favour of © all-British " lines. 
Cables landing on foreign shores are, it should be remembered, 
largely worked by the clerk of the country even in times of peace ; 
and if trouble were in the wind, the confiscation of the telegraph 
office would probably be effected previous to the declaration of 
war. That would not be likely to occur in the case of a cable landed 
on British territory, and certainly not if in any sense guarded. 

The telegraph companies have, very naturaily, paid their first 
attention to the trade routes as giving the best prospects of revenue ; 
but these are not good routes strategically, wherever the cable passes 
through shallow water in the vicinity of foreign territory. The 
class of cables whose object is mainly strategic, have seldom been 
laid, for the reason that they are liable to be non-paying; but we 
should recognise them as a necessary policy of the age at almost all 
hazards; and it is just these lines that the State should first consider 
the advisability of itself laying, if necessary. Considering what we 
pay for our postal sea service, this view should be readily 
accepted; for, obviously, no country requires strategic cables so 
much as the British Empire, with its far-reaching possessions. 


* It would not do to rely on all countries showing such considera- 
tion for neutral cables, even for international reasons, as the United 
States appear to have during the Spanish-American war. It must 
be remembered that control and censorship fairly covered their 
requirements, and that the water was deep. 


T Interruptions to cables by bonfires on the beach have already 
been effected more than once. Landings should be guarded. 


i Notice of the approach of cables within two or three miles 
from the shore is, of course, a necessary provision against damage by 
anchors; moreover, it would be impossible to maintain secrecy at 
such distances from the landing end, just as also any attempt at 
foul play could easily be detected and remedied here. 


§ To meet this end, it would be better that the Intelligence 
Departments concerned should have no large scale charts with the 
cable course marked thereon. The present custom of reporting home 
the position of the ship when laying cable and the length paid out 
should, for similar reasons, be abandoned in the case of a strategic 
line. 

| Throughout their war with Spain, the Americans were never 
able to cut all the Cuban cables landing at Santiago, owing to the 
deep water there. 


{If the Navy went in for properly equipped telegraph ships, with 
a staff of cable engineers and electricians, the matter would be 
different, of course. 


as France decided upon establishing communications with her 
possessions before “‘all-British lines were seriously contemplated 
or talked of. 


++ A good example of how codes are read when desired, is the 
reading of the Spanish code by the Americans on the Havana Key 
West cable during the recent war. That cable was left intact for 
this express purpose. 


If certain strategic cables were laid, the traffic on the ordinary 
trade routes would be less liable to become disorganised in war 
time by the suppression of code messages. The typical strategic 
line, avoiding foreign soil, has been materially assisted by a recent 
invention. By its means long sections of erpensive typed cable can 
be avoided when an island, however small, can be found on the 
route, for the apparatus to be inserted between the ends of the in- 
coming and outgoing cable for purposes of a system of re-trans- 
mission which, dispenses with the necessity of a large staff of 
operators for effecting the same manually. 

But the reason for which we require “all-British” cables in 
addition to international lines does not rest merely on strategic 
grounds. We need them for consolidating the Empire, politically 
and socially, as well as for the assistance of Imperial trade. The 
companies have already provided a fair network of cables on trade 
routes; but direct "all-British " lines are now required if only to 
ensure speedy and united “cabling” facilities with the whole of 
the Empire in times of peace and war. If we could render the 
entire British Empire practically as one country, by means of tele- 
graphy, a great result would be achieved. 

For commercial trade reasons the more links on various routes the 
better to ensure communication in all directions at all times; and at 
least one of these routes should, for the various reasons enumerated, 
be “all-British.” At the present moment, the “all-British” 
element in the now existing girdle is broken at two spots only— 
Madeira and St. Vincent, both Portuguese territory ; and though 
Portugal may be regarded more as an ally than as a possible enemy, 
it is also true that no belligerent would hesitate to consider во 
feeble a neutral power, the fact being thatthe value of a cable 


landing on neutral territory all depends upon circumstances—that 


is to say, what the neutral power is and the condition of politics at 
the time. The complete ''all-British " chain might be completed 
by a cable from Ascension (or Sierra Leone} to Barbadoes or 
Jamaica, where it would meet the cable coming from Canada. Time 
does not permit me to go into the various useful cable routes that 
should be taken in hand; but I will only mention that—partly in 
view of future trade between Canada and the Cape—a useful all- 
British " line might be established between these countries either 
vid the West Indies or by a more direct route, connecting up with 
the ‘“‘all-British " Atlantic cable that I have already spoken of as а 
link with the Imperial Pacific line. 

There are other lines more urgent for strategic reasons which the 
Cable Communications Committee have taken note of. A difficulty 
in getting funds voted for purely strategic cables exists owing to 
the Treasury baving so many calls for immediate indispensable 
and, indeed, vital needs, and purely strategic cables never appear 
under this head until too late. 

A few words now regarding the broad question of State absorption 
of our cable system by special Act of Parliament. Whilst there can 
be no question that from the public point of view there is much to 
be said in its favour, it must be remembered that there are many 
unfavourable features about any step which tends to check private 
enterprise in a country the secret of whose greatness may be said to 


be largely due to that very function. There are also political. 
objections to State absorption. Hitherto, the companies have. 


acted somewhat in the capacity of diplomats—hence, perhaps, 
one of their objections to “all-British” lines. On the other 
hand, it mast be recognised that the State, in having no 
shareholders to consider, should have less difficulty in 
serving the public satisfactorily in certain particulars. Wholesome 
competition, however, usually meets that objection to private 
enterprise, with the additional advantage that, as a rule, business 
men, with the necessary special experience, manage such matters 
better than Government officials with their numerous and varied 
duties. 

As before stated, guarantees in Some form, of traffic or revenue, 
might be found a convenient shape for Government encouragement 
to take with reference to any future lines. This would be a sort of 
compromise between granting a subsidy more or less large and 
giving no support whatever. The principle aleo seems better; and 
would, perhaps, avoid too close an examination into the question of 
fair protit by the companies. It is already in Government operation 
with the Indian railways. 

Though, mostly for diplomatic and political reasons, the balance 
of evidence and argument may be against immediate, or complete, 
State absorption and monopoly, it would seem that—in the absence 
of the existing telegraph companies adopting the suggestions or 
dictates of the State—the Government would be entirely justified 
in encouraging competition as they would also be in setting afoot 
certain State lines, strategic or otherwise. The effect of this could 
be made to cover any desired reduction of rates, it being assumed 
that the existing rates could scarcely be adjusted py Act of 
Parliament. ‚ 

From a strategic point of view, as well as from a general mar 
time standpoint, Great Britain and Ireland should be provided with 
a complete system of telegraphic communication round the entire 
coast, in communication with various inland centres and military 
stations. It isa piece of work which could best be dealt with by 
wireless telegraphy, in preference to overhead lines or coast cables, 
which latter fail owing to abrasion against rocks, kinks, &c.* 
Government might well encourage progress here by establishing 
funds for further experiments such as may produce really practical 
and reliable results. 


i ae — ———— eee 


i 
* This matter was gone into by the writer very fully in The 
Engineer of February 17th, March 3rd, March 10th and March 17th, 
1899, in the course of a series of articles on “Coast Telegraphic 
Communication." ‘ 
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Some of you may have been wondering why I talk of cables in 
view of the existence of wirelees telegraphy. The answer is that 
—apart from low speed and lack of secrecy—at present wireless 
telegraphy can, at most, only be relied upon in such cases as the 
one I have just referred to, together with that of ship and light- 
house signalling ; and the immediate question in connection with 
this new invention is, how we can get it under control from a single 


centre ? 
(To be concluded.) 


ELECTRICITY AS A COMPETITOR OF GAS.* 


By W. R. RAWLINGS, A.M.LE.E. 


I ро not wish you to expect from me any hostile criticism of our 
competitors, but it is my desire to draw your attention to some of 
their methods. The gas companies have, through their various 
advertisements, endeavoured to show that electricity is extravagant 
and injurious; in contrast to this, we find the respective electric 
lighting concerns content with their knowledge of the superior 
quality of their products, and relying solely on the energies of con- 
tractors to promote their business. The difference between the 


business methods of the gas and electricity companies is one of the 


reasons which prompted me to speak on this subject. 

The gas companies have lately inundated most householders with 
pamphlets and other literature containing writings and extracts by 
various authors; the wording is arranged in all cases to iafluence 
public opinion. If the gas companies had merely pushed their own 
products, we should say nothing about it; but as they go to such 
extremes as I will mention, there is good ground for comment. 

One enattly covered booklet is issued by the Gas Light and Coke 
Co. (the most important suppliers of gas in London), and bears the 
title of “А Ray of Light: Gas and Electricity Compared for 
Householders and all Sorts and Conditions of Men," by T. Ebenezer 
Pye. Btarting from the "introductory," we have this heading: 
„Expert Reports — Errors Arising therefrom and Why— Theory v. 
Practice." The author goes on to say that he “ has been practically 
engaged in both industries, and is therefore—from the experience 
gained—in a position to submit authentic information relative to 
each system." Again, he says, "comparative statements as put 
forward by experts and as understood (or more generally misunder- 
stood) by the lay reader, are often absolutely misleading. Serious 
error usually creeps into the conclusions arrived at from calculations 
whicb are based upon theoretical data only," and he concludes the 
introduction thus :—'' Every effort has been made by the writer to 
ensure that the information here following shall be, as far as possible, 
absolutely reliable. In the comparisons given of the two systema, 
the advocate for electricity will certainly find no cause for com- 
plaint, and readers may have confidence that the case for gas has 
been rather ander, than over, stated.” 

Well, as a reader, I must say I have not much confidence in this 
author's work. Whatever he might know about gas, he has still to 
learn the A B C of electricity, for he informs us that “the Board of 
Trade unit (B.T.U.) of electricity is a kilowatt,” that is, 1,000 watts 
of electrical energy," and that a 16-с.р. lamp takes approximately 
about 60 watta of current per hour." 

He now asks us to believe bis figures, which follow. "The figures 


. are many and result in alleging that a 1,000-c ». incandescent gas 


light costs 24d., and that the same light by electricity costs 
15d. in a given time, or nearly seven times as much as gas. This, 
however, is modest compared with the advertisement of the Incan- 
descent Gas Co., who allege the cost to be 10 times more than gas, 
and also when compared with an example given in another book (as 
18 to 1), to which I will refer later. 

Now, after this theoretical proof" that electricity costs seven 
times as much as gas, he gives us some practical illustrations” 
showing the cost to be less than three times. Why should not his 
" practice " show seven times ? 

Following these practical illustrations,” we have something 
more interesting, namely, “hygienic considerations" He says, “А 
black deposit from a gas flame always indicates a waste of gas, due 
to improper and incomplete burning.” 

Such an assertion seems to be almost an insult to the designers 
and makers of gas burners, and I am afraid that if all gas people 
think as this gentleman writes, it will be a long time, if ever, before 
they will learn how to avoid the black deposit. I thought it was 
well known that а black deposit was caused by the carbonising of 
the particles of matter in the air by heat from any source. The 
author refers to this, but quite spoils his case by the statement 
referred to. 

After the ingenious excuse of blaming the construction of the gas 
burner, there follows: A Pertinent Question.”—The question for 
the res der now to decide is therefore :—“ Is it better, with the 
help of the gas flame, thus to have these solid impurities deposited 
on the ceilings out of harm’s way (they are also to a great extent 
sterilised), and to occasionally clean them away? or to retain 
them in the air for human consumption, to be deposited in due 
course in the lungs during the process of respiration ?” 

I call the foregoing “ simply lovely.” 

After this he quotes the Lancet, which is reported to have said :— 
“The amount of carbonic acid gas in the combustion of coal gas is 


Abstract of paper read before the London Electrical Con- 
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quite insignificant compared with that exhaled by the human indi- 
vidual. Of the two the human exhalation is much the more preju- 
dicial to health." 

We all agree with the latter part of the quotation, but I cannot 
understand the Lancet using the former words, because it is, I 
believe, well known that an adult gives off about 06 cub. ft. of 
carbonic acid gas per hour, which is about the same as is given off by 
1 cub. ft. of coal gas properly consumed ; therefore each gas burner 
using 4 cub ft. of gas per hour would equal four adult persons in 
rendering air unfit for breathing. Asa practical fact, we all know 
that one gas burner used in an ordinary room very soon makes one 
feel a desire to walk outside for purer air. 

The author claims absence of heat owing to induced circulation 
of the air and consequent ventilation. This is another erroneous 
statement, because it is quite a common practice for people to burn 
gas in the daytime, to warm rooms, &c. 

He continues:—'' By taking them (gas burners) away, and sub- 
stituting the electric light, the conditions may be, and probably in 


many instances are, more comfortable than before, but the serious 


atmospheric conditions previously made abundantly manifest by the 
beat from the gas flames, and thus calling loudly for improvement — 
not unchanged as before, but a thousand times worse than before, 
and none the less so because of the enhanced comfort which leads 
to no further trouble being taken or investigations made. The old 
trouble is left to fester unguspected and the foul air to become fouler 
е owing to the removal of the corrective operation of the gas 
ame." | 

Despite his former claim of absence of heat, you will notice that, 
iu the foregoing quotation, he uses the heat of his gas burners as the 
foundation for his statement on ventilation, and, with all his 
practice, he overlooks a few important points, not the least of which 
is the loss of window space to shop-keepers. With electric ligbt a 
window and the whole of the shop may be utilised from floor to 
ceiling, but with gas, provision must be made for the heat and 
products of combustion, usually entailing the loss of quite 3 ft. of 
the upper part of the premises. It does not matter how good the 
combustion may be, there is always water, carbonic acid, and a little 
sulphur given off, which form an acid solution, and destroy decora- 
tions, leather goods, such as book bindings, boots, &c., aud also all 
brass and other metal work, even to the gas fittings themselves, and 
there is not a ceiling which will pass reasonably clean fortwo years 
where gas is employed. The author speaks further of ventilation, 
which he thinks necessary in spite of his former statementa, and 
says, There is only one way of overcoming this difficulty, and that 
is by the employment of fans; the motive power for this purpose 
may be either from gas engines or electricity according t» 
circumstances.” I cannot say that anyone would appreciate a gas 
engine for running a domestic ventilating fan, where electricity is 
available. 

Further in this booklet, be sets forth the beauty of the gas flame, 
and argues that it cannot be an objection because “ Where fancy 
and other perishable goodsare liable to damage by vapours arising 
from gas flames, ventilation is often a necessity." The book finally 
closes with “A Summary of Rival Claims,” stating that “The two 
systems have now been discussed fully and fairly," and sums up 
with these words, namely :— 

" Efficiencies are shown to be about six to one in favour of gas." 

" Damage caused by gas lighting, practically nil." 

“ Advantage in respect of convenience and safety.” 

The arguments are so thin, that I am sure you would consider it a 
waste of time if I were to give my views in reply. 

The Commercial and Wandsworth Gas Companies also issue the 


. book before referred to, and the last named issues another bearing 


the title of Gas v. Electricity." “ Which is the cheaper and 
better light?” I will ask your attention to a few of the choice 
passages, namely :— 

“It is not necessary to explain what watts are, there are 1,000 of 
them in a Board of Trade unit.” 

^ If you want 1,000 О.Р. at one time, you will require 4,500 watts 
per hour." 

“An absolutely fair and accurate comparison is:—Gas at 2s. 
per 1,000, you can afford to pay three-tenths of a penny per unit. 
If you are paying 38. for gas you can afford to pay $d. per B.T.U." 

" Gas at 3s. for lighting will cost £1 5s.” 

“ Electricity at 6d. will cost £16 178. 6d." 

From this so-called “absolutely correct comparison the deduc- 
tion shows the cost of electricity at 6d per B.T.U. to be 13 times 
dearer than gas, and with electricity at 4d. per B. T. U. to be nine times 
dearer than gas. Following this “comparison ” there isa statement 
of so-called facts, where he quotes a Mr. Wyman, of Islington, giving 
his experience with gas at 3s. per 1,000 cub. ft. and electricity at 
7d. per B. T. U. for first hour, and 6d. for second hour, and 4d. for 
subsequent hours. Taking the average cost per B.T.U. at 61., we 
find that this consumer owns to results very different to previous 
assertions, namely :— 

Two incandescent gas burners giving 120 с.р. cost for gas 
£2 68. 1d. for 12 months. 

Four 16-c P. and eight 8-c.P. electric lamps, totalling 124 C.P., 
cost for electricity £10 9s. 6d. for the same period, or about 45 
times more than gas, which is very different from 13 times, as pre- 
viously quoted. 

In this practical comparison there are only two gas burners 
employed as against 12 electric lamps, which would, of course, give 
a much better distribution of ligbt, besides permitting economy by 
reducing the amount of light to suit the needs of the consumer. 

It is this point of distribution of light that forms the crux of the 
whole problem, and if it happened that an example was taken of 
say, & small house of several rooms, &c., requiring 12 points of 
light, we should have a result quite contrary to the gas company s 


quotation. 
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In the case of a new Board School recently opened at Morecambe, 
gas was beaten on tne question of price. When the question of 
hghting was taken up by the School Board, the gas manager 
estimated that with all the lights on at once the gas bill would work 
out at 198. per hour; Mr. Pape, on the other hand, quoted 7s. 6d. 
per hour under the same conditions. When the work was tested, 
the cost per hour with all lights on, worked out only at бв. 3d. The 
cost of gas at Morecambe is 3s. 6d. to 3s. 11d. 

If the gas company could produce s mantle burner of equal 
efficiency to their present one, but giving about 8-с.р. only, then 
we, engaged in electric lighting, would indeed have a strong com- 


petitor, but until the advent of such a small and efficient burner, we 
are sure of the lead with economy in our favour, apart from other 
considerations. 


( To be continued.) 


WIRELESS TELEGRAPHY IN FRANCE. 


By E. GUARINI. 


— 


Д 


(Continued from page 922.) 


M. BronpEt’s theoretical and practical researches in wireless tele- : 


graphy, more especially with regard to the coherer, are very 


numerous. The Blondel coherer (fig. 14) is well known. It is the | 


one that the writer uses for experiments in which precision is 
required, and the one which he used for his Brussels—Mechlin— 
Antwerp experiments and for several other observations. The 
Blondel coherer has, as we know, a reserve chamber of filings, with 
which the sensitiveness of the coherer can be regulated by placing 


Fia. 14. 


upon it a more or less fine layer of filings (generally a very fine 
layer). In 1900, by the aid of his sensitive coherers, M. Blondel 
was able to keep up communication from the environs of Paris to a 
distance of 134 km. with antenne of 24 m. M. Bloudel's name is 
aiso connected with the application of the telephone to wireless 
telegraphy, and with the use of vacuum tubes in this connection. In 
a sealed communication, No. 6,041, laid before the Paris Académie 
des Sciences, August 16th, 1898, and entitled “ Improvements in 
Wireless Telegraphy," which was opened in May, 1900, M. Blondel 
recommended the use of a telephone with coherer, and a process of 


1272227771 ‘ 


FIG. 15. 


synchronisation which consists in bringing into accord, not the 
frequencies of the proper electric oscillations of the transmitter and 
receiver, but two artincial frequencies that are much lower, quite 
arbitrary, and independent of the antenne—e.,, the frequency of 
the charges of the antenna and that of the vibrations of a selective 
telephone, such as Mercadier's monotelephone. A vacuum tube 
connected by one extremity to earth and by the other to the 
antenna (fig. 15) was put in circuit with a battery and a telephone. 
The condenser which sbunts the battery has а variable capacity, 
and serves to regulate the system. 

The receiving circuits of different frequencies can be connected 
on the terminals of one tube (fig. 16), but it is better to connect 


them with different tubes placed on separate antenne. In this way 
one station can correspond simultaneously with any number of other 
stations, and the signals will escape the observation of any station 
not tuned to receive его. 

M. Tommasi has proposed a mode of preventing the interception 
of messages between two wireless telegraphy stations. This 
arrangement (fig. 17) is based on the very doubtful assumption that 
the distance of transmission increases with the length of the spark. 
It consists in setting in action, for the purpose of influencing a 
given receiver, two transmitters, one, i. e., the one with the shorter 
range, continuously, which would render the messages undecipher- 


Fic. 16. 


able within its range. This arrangement, admitting all that M. 
Tommasi asserts, does not prevent any receiver placed at any point 
in the circumference having for its radius the distance between 
the two stations from being influenced. 

M. Jégon has also proposed an arrangement for localising the 
reception of signals, or, to speak more correctly, for preventirg, if 
desired, an intermediate station from receiviog signals not intended 
for it. 

The Jégon arrangement (fig. 18) is based upon the fact that the 
zone of action of a given transmitter is more extensive in propor- 
tion as the antenne of the transmitting and receiving stations are 
higher. 

The receiving apparatus includes two coherers instead of one. 
A bobbin, which acts as a kind of transformer, comprises three 
windings; two of these windings are similar, but in opposite 
directions, and they are each connected with one of the coherers ; the 


. third winding, which is formed of a finer wire, is connected with 


the relay used. If the coherers are both influenced by an emission 
of waves, the currents of the same intensity conveyed by them 


Fia. 17. 


(in opposite directions in tbe two similar primary windings of 
the bobbin) produce no induction in the third winding, and the 
relay remains at rest. If, on the contrary, one coherer only 18 
affected by the waves emitted, only one of the primary winding? 
is traversed by a current; an inductive action is produced in the 
third winding and the relay is influenced. Thus, the relay 18 
influenced when only one coherer becomes sensitive to the electric 
waves, and remains undisturbed when both are acted upon. An 
intermediate station does nct receive any signals because the two 
coherers are influenced, whereas the end station receives them 
because only the coherer connected with the longer antenna 18 
influenced. M. Tissot has made a number of experiments and 
observations on the French coast, more than we can enumerate 
here. Moreover, many of his observaticns have not been published. 
One very satisfactory arrangement tried by M. Tissot is that shown 
in fig. 19, which, within certain limite, guards the receiving ap- 
paratus against atmospheric electricity. One antenna is connected 
to earth, on the one hand, through an inductance coil, and on the 
other, through a condenser and a coherer placed in circuit, 8 
usual. 
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The average distances to which vessels provided with the Tissot- 
Rochefort apparatus have been able to communicate are 40 and 50 
miles, either between one vessel and another, or between а vessel 
and a station on the coast. M. Tissot bas installed several 
stations on the coast of Brest, at Ushant, Pointe de St. Matthieu 
Bec du Baz, Pointe du Château, &. M. Tissot thinks that his 


Nid! 


Кто. 18. 


system of syntony is only partially successfal, but suffici 
prevent the signals of different 2 from bein; mined n. At 
the time when the German Fleet was passing Ushant, the French 
vessels that were provided with the Tissot-Rochefort apparatus 
were able, whilst communicating with one another, to read the 
ази vade out. by 5 сога "сао and M. Tissot frequently 
rcepts signals sent ou nglish vessels or fro i 
stations at Lisard Point. oe ж араа 


The Popp-Pilsoudski receiver tried between two villas at Vésinet 


and Paris in July, 1901, consists of a coherer connected by one end 


ye 


Fic. 19. 


to the earth, and by the other to a plate parallel with the ground, 
from which it is insulated. The same arrangement is used for the 
transmitter, the oscillator in this case taking the place of the 
coberer. 

The writer has tried the Popp-Pileoudski system with plates 
having a surface 2 metres square, and although he used a very 
sensitive Blondel coherer and a very powerful transmitter, he was 
not able to communicate further than 20 metres. He had taken 


Еа. 20. 


* 


precautions to avoid the direct action of the transmitter on the 


receiver. Some time ago tbe walls of large and small towns in 
Belgium were placarded with staring financial announcements by the 
Société Francaise des Télégraphes et дев Té éphoves sans fil; that com- 
pany which while it displayed the motto © Franced' abord," came to 
Belgium to seek for the capital which France did not seem willing 
to furnish. These advertisements promised miracles, dividends of 
15 per cent. or even more, and communications to distances of 
thousands of kilometres over land, by means of the famous new 
Branly coherer. The whole thing reduces itself to the use of the 
tripod—for Mr. Branly is the inventor of a Branly tripod which, 
when used in wireless telegraphy, constitutes, according to various 
journals, a receiver many times (40 it is said) more sensitive than 
the coherer constituted of filings. This coherer (fig. 20) which is 
based on experiments and principles that have long been known (see 
the works of Sir Oliver Lodge), consiste of three needles resting on 
& metai tray (contact of an oxidisable metal with one that is not 
capable of being oxidised). 
(T'o be continued.) 


NOTES ON AMERICAN INSTALLATIONS. 


By FRANK BROADBENT, M. I. E. E. 


PowER EQUIPMENT oF THE GREAT NORTHERN GBAIN 
ELEVATORS.” 


THE new grain elevators erected at West Superior, Wis., said to be 
among the most completely equipped of their kind in the country, 
are electrically operated by three-phase motors, driven from an 
isolated generating plant. e generators deliver energy at 440 
volte, 60 —, and do not call for further comment. 

The atmosphere in old granaries, whilst storage operations are 

being carried on, is often so dust laden with a very fine, almost 
impalpable, dust, that any motors subjected to it must necessarily 
be totally enclosed. 
_ The writer has been through machine galleries when it was 
impossible to see a naked gas light at a distance of 6 ft., and the 
engineman, who was wearing a gag over bis nose and mouth, said 
16 was comparatively clear, and you ought to have been down half 
an hour earlier, when it was thick.” 

In the Great Northern granaries a complete dust collecting 
system is installed requiring in the aggregate over 200 н.р. The 
fans collect all the dust from the various floors and deliver it to the 
boiler furnaces, 250 ft. distant. 

Each elevator leg is operated by an induction motor which drives 
а countershaft by ropes, the countershaft driving the elevator head- 
shaft through a raw hide pinion and cut-spur gear. Raw hide 
Pinions have not been adopted extensively over here for large 
powers up to the present; although for small powers up to, say, 
10 or 15 E. p., they are very generally used for geared motor drives. 

The rope drive is on the single endless rope principle, 
such as was, at one time, frequently used for dynamo 
driving on ship lighting installations. Instead, however, of 
the jockey pulley being placed above and guiding the 
rope across from the last groove on the driven to the first on the 
driving pulley, it is placed in this instance between the top and 
bottom ropes, the rope from the last groove on the driving pulley 
being taken round the jockey and back over to the first groove 
without touching the driven pulley. This makes a very compact 
arrangement, and permite of a considerable amount of slack being 
taken up by moving the jockey pulley along its guides. There is 
nothing to be gained by giving a list of the motors used, as, without 
fuller data than is given in the descriptive article, nothing can be 
learnt as to the efficiency of tbe machinery. The aggregate motor 
rating is 2,750 p.H.P. As a guide to the powers required for this 
class of work, the following figures from the writer's notes of some 
teste made on an elevator in the Midlands may be useful:—''Oae 
motor, driving through belting and shafting two 60-ton and one 


30-ton elevators 100 ft. lift; two distributing bands 50 ft. travel x 


18 in. wide; and a passenger lift for two people. With 
one 60-ton and the 30-ton elevator, together with the two 
bands fully loaded, the power taken was 230 volts x 60 amperes, 
сг, say, 16 B. H.P.“ As there is 10 actual нр. in the lift alone, the 
belting, shaftiog and motor, air friction and cable losses only 
account for 6 H P., so the efficiency of the whole system is 623 per 
cent. not a bad result. In another test, one 60-ton elevator for 
discharging lighters, with a raising and lowering arm 30 ft. lift; 
one 60-ton elevator lifting 50 ft. to weighing machine; four reels 
or screens for cleaning grain, all workiog fully loaded, took 230 
volts, 70 amperes, or, say, 19 B. H. p. For this class of work, neces- 
sitating great starting torque and a constant speed, shunt motors, 
with series starting turns, are advisable. The series turns should 
be cut out by the starting switch after all the starting resistance 
has been cut out. 


ELECTRIC Мотовв In CEMENT Marina WoBRs. 


At the Alsen Portland Cement Works, near New Vork, f an electric 
power plant has recently been put down, furnishing an excellent 
example of the adaptability of the electric motor to the severe 
requirements for this class of work. The boiler plant consists of 
four water-tube boilers, each of 300 H. P., working at 150 lbs. per 
sq. in. The draught is obtained naturally by a chimney, 210 ft. 
high. Three Corliss cross-compound engines, each direct-corinected to 
a 400-K w. 250-volt generator, running at 90 r.p.m., constitute the 
main generating plant. There is also a direct-connected 100-kw. 

t runniog at 200 r.p.m. Coloured marble is used for the switch- 

rd. The circuit fuses are at the back of the board, and the 
switches are provided with illuminated name plates placed in front 
of openings cut in the marble, behind which pilot lamps are placed. 
There are 51 motors scattered throughout the works, having an 
aggregate horse-power: of 7,500, which is about 40 per cent. more 
than the horse-power of the engines. 

Generally speaking, the motors are of the slow speed type, direct 
coupled or geared to the individual machines. The couplings are of 
a flexible type, and the gears are protected with planished iron 
dust-proof covers, which are easily removed for the inspection of 
the gear The lower half of the gear case is a heavy casting, per- 
mitting the gear to be run in oil The motors are all subject to 
considerable overloads, particularly at starting. To prevent sudden 
current rushes at starting, the multiple switch type of starter is 
used, in which a separate switch is used to cut out each section of 
resistance. An overload circuit break is fixed above each starting 
switch, provided with a time-limit device to prevent ite operation 
during the starting-up process. 


* Western Electrician, May 3rd, 1902. 
T Electrical World and Engineer, N.Y. 
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A very interesting feature is the method of operating the electric 
drills used in the quarry, situated at a distance of about half a mile 
from the works. Current is conveyed by means of overhead wires 
to the quarry, where a direct current motor drives an alternator of 
low voltage and low frequency from which the drills are operated. 
The drills are provided with double solenoids, which are alternately 
energised, drawing the drill and spindle up and down through 
the Pu The drill is rotated by means of a rifled rod, ratchet and 
paw), 


NEW PATENTS, 1902. 


Compiled expressly for this journal by W. P. Tou SON & Co., Electrical Patent 
Agents, 822, High Holborn, Londen, W.C., and at Liverpool, to whom all 
inquiries should be addressed. 


26,409. “Improvements in lighting public thoroughfares, streets and places 
with electricity, gas and other illumioants and apparatus therefor.” J. T. 
Prarsox. December 18}. 


26,416. ' Improvements connected with railway and tramway points operated 
by or from the vehicles, and in points or switches for use upon overhead con- 
ductors of electric railways and tramways furnished with points.” 

December 1st. 


26,419. Improvement in electrostatic voltmeters." G. W. WALKER. 
December Ist. 


96,420. ‘Improvements in switchboard frames.“ J. G. SrATTER. De- 
cember Ist. 


26,428. '' An electric railway engine and appliances attached thereto. No 
overbead wires or underground or ground appliances required." Н.С. MAYER. 
December 1st. 


26,448. "Improvements relating to secondary or storage electric batteries.“ 
E. C. McKinnon. December lst. 


96.455. “Improvements in electrically- operated railway or tram rail point 
shifters and the like." C. A. MEATCHEM. December 1st. 


28,468. Improvements in fuse boxes." W. H. FOOD and A. E. Honey. 
December lst. 


26,416. “Improvements in or relating to overhead condnotors for electric 
railway and like systems.” C. ре Kanpo. December lst, (Complete) 


26,477. “Improvements in or relating to rotatory current motors connected 
in cascade system." C. рк Kanpo. December lst. (Complete.) 


96,508. “Improvements in or relating to guide ropes for trolley poles for 
electric cars.“ J. Mittar. December 2nd. 


26,512. “Iniprovements in perforators, more particularly for use with 
automatic telegraph transmitters." J. GELL. December 2nd. 


966553. “Improvements in current-operated receiver for electro-magnetic 
waves," R А. FrssENDEN. December 2nd. (Complete.) 


96,557, “Improvements in and relating to electro-magnetic traction in- 
creasing devices." A. A. Honey. December 2nd. (Complete.) 


96,585. ‘Improvements in signalling apparatus for telephone systems." 
W. P. THoxPSON, (C. E. Egan, United States.) December 2nd. (Complete.) 


96,586. Improvements in or pertaining to ships’ telegraphs.” H. F. W. 
Lucke. December 2nd. 


96,615. “Improvements in fastening attachments for electro-plating and 
other purposes." F. G. FAULKNER, December 3rd. 


26,647. “Improvements in clectric recording instruments,” E. A. CAROLAN, 
(The General Electric Co., United States.) December 8rd. 


26,668. "Improvements in and connected with controlling arrangements for 
electric motors and motor circuits." THE JOHNSON- LUNDELL ELECTRIC 
Tracrion Co., Lro, (R. Lundell, United States.) December 8rd. (Complete.) 


96,673. “Improvements relating to devices for the measurement of electrical 
energy." H. H. Lake. (R. Arno, Italy.) December 3rd. 


26,706. ‘Improvements in and relating to electrical resistances.” E. N. 
Bray, R. F. Млккнлм, F. E. Reiss and Bray, Млнкнам & Reiss, Lp. 
December 8rd. 


26,717. Electric locomotives.” J. BWINBURNE. December 4th. 


96,718. “Improvements in dynamo-electric machines and motors.“ J. 
SWINBURNE. December 4th. ` 


26,785. “Improvements in electric light pendants and electroliers." C. W. 
Kup. December 4th. 


28,737. "''Cable clip’ for drawing electric cables into conduits or pipes.“ 
G. K. NowLAN, December 4th. 


26,746. ‘Improvements in electric motors." B. G. LAMMF. (Date applied 
for under Patents Act, 1901, December 26th, 1901, being date of application in 
United States.) December 4th. (Complete.) 


26,764. * Improvements in regulating electric generators." H. LEITNER and 
R. N. Lucas. December 4th. 


26,818. ‘Improvements in incandescent electric lamps and in collars for 
the same.” N. CLyMIN SON. December 5th. 


26,822, " The hoop self-acting and electric motor." T. Bunxs. December 5th. 


96,868. “ A new or improved device for use in or with electrolytic apparatus.“ 
A. WRIGHT. December 6th. 


28, 870. Alternating current motor." М. Deri. December 5th. 


26,876. “An improved system for the electrical transmission of type- 
recorded messages." W. S. STELJES and THE TYPEWRITING TELEGRAPH Con- 
PORATION, тр. December 5th. 


96,877. “Improvements in aud relating to coin freed machines for giving 
electric shocks." THE New PoLYTHON SuPPLY Co., Lrp. aud A. FICKER. 
December 5th. 


26,899. '*A method of including mica in the insulation of cables for trans- 
mission of electrical energy." T. H. Vicor. December 6th. 


26,906. “Improvements in junction frog plates for use on the overhead 
system of electric tramways.” D. B. Ғовткв. Deoember 6th. 


96,917. “Improvements in switching mechanism applicable for intercom- 
munication telephone systems.” M. Byxa and G. L. ANDERS. December 6th. 


26,967. ‘Improvements in automatic pressure regulators for electric 
collectors.“ C. ре Kanbo. December 6th, (Complete.) 


PUBLISHED SPECIFICATIONS, 1901. 


Copies of any of these Specifications may be obtained of Messrs. W. P. Thompson 
and Се ш. High Holborn, W.C., and at Liverpool, price, post free, 9d, 
8 рв). 


8.000. Improved method of and means for holding and securing the wires 
2 iei Bone receivers and the like." G. F. Bell and M. Byng. Dated February 
2t , 0 
8,086. “ Improvements in or in connection with trolley or like current col - 
lectors for electric traction." B. A. Boston. Dated February 12th, 1901. 


8,047. "Improvements in apparatus for regulating pressure in electric 
шаш connected to storage batteries." Ј. 8. Highfield. Dated February 12th, 


8,061. “ Electric generator.“ J. Stretch. Dated February 12th, 1901. 

8,087. ‘* Improvements in electrical starting and regulating switches." А.Н, 
Hickley. Dated February 13th, 1901. 

8,112. Improvements in systems of electrical distribution." B. G. Lamme. 
Dated February 18th, 1901. > 

3,113. ‘Improvements in rotary field magnets for electrical machines.“ 
B. G. Lamme. Dated February 18th, 1901. 

8,128. “ Improved insulated conduit for the conductors of electric tramways.” 
C. P. Seguy. Dated February 18th, 1901. 

8,192. “Improvements in electric furnaces.” P. Jurie. Dated February 
14tb, 1901. 

8,200. ''Equalising appliances for inter-connected polyphase currente." 
Siemens Bros. & Co. (Communicated.) Dated February 14th, 1901. 


8,207. “Improvements in telephone installations having a central mioro- 
none battery." Siemens Bros. & Co. (Communicated.) Dated February 14th, 

8,288. “Improvements in or applicable to dynamos and other electro- 
maato machines.” F. J. Howitt and Jackson & Co. Dated February 15th, 
1901. 


8,870. ''Improvements in battery electrodes," J. Liddle. (Communicated.) 
Dated February 16th, 1901. 

8,887. ‘Device for automatically breaking circuit of trolley wires.” E. A. 
Barber and W. C. Ullmann, Dated February 16th, 1901. 

8,888. ‘Improvements in contact makers for electric igniters." W, P. 
Thompson. (Communicated. Dated February 16th, 1901. 

8,897. “Improvements in commutator brushes." Siemens Bros. & Co., В. W. 
Dumas and C. R. Palairet. Dated February 16th, 1901. 


3,398. “Improvements in or relating to overhead trolley wires for electric 
traction, overhead cables, telephone, telegraph wires, or the like.” A. W, 
Hancock, J. Leighton and R. Hacking. Dated February 16th, 1901. 

8,416. ‘Improvements relating to the construction of electrodes containing 


zinc for use in electric batteries and method of producing and employing seme.” 
W. Erny. Dated February 16th, 1901. 


oe " Improvements in galvanic batteries." W. Erny. Dated February 
th, 1 Ol. 


8,481. ‘‘Improvementsin apparatus for wireless telegraphy.” J. A. Fleming 


and Marconi's Wireless Telegraph Co. Dated February 18th, 1901. 


8.487. Improvements in or connected with the carrying of strikers upon 
motor railway and tramway vehicles for mechanically operating electric 
switches.” W. Kingsland. Dated February 18th, 1901. 

8,491. Improvement in arc lamps." J. A. Rignon ard T. L. Carbone 
Dated February 18th, 1901. 


3,4939. Improvements іп the method for obtaining electric currents from 
the earth. E. Jahr. Dated February 18th, 1901. 


8.491. Improvements in electrical glow lamps.“ A. Couch. Dated February 
18th, 1901. 


8,570 “Improvements in telautographs and methods of telegraphic trans. 
mission." A.P. Newton. (Communicated.) Dated February 19th, 1901. 


8,576. ‘‘Improvements in electric switches or couplings." P. Н. F. Spies. 
Dated February 19th, 1901. 


3,636. “Improvements in devices for connecting electrical circuite to earth, 
in case of emergency, chietly for use with overhead wires." M. E. Hollingsworth. 
Dated February 20th, 1901. 


8,677. "Improvements in or connected with cable junction boxes." F. 
Coenen. Dated February 20th, 1901. 


3.753. Improvements in connections for electric conductors.” J. D. F. 
Andrews. Dated February 21st, 1901. 


8,828. “Improvements in and connected with conduits for electric wires and 
cables.“ R. Ames. Dated February 22ud, 1901. 


8,434. ‘‘ Improved means for starting and regulating the speed of electro- 
motors with rotating fields." P. J. M. Girault. Dated February And, 1901. 


3,860. Improvements in electro-magnets." E. G. Sheppard. Dated 
February 22nd, 1901. 


8,972. ''Improvements in machines or mechanism employed in the manu- 
facture of pipes or tubesor for covering telegraph and telephone cables and wires 
with lead or other metallic substance for electric purposes." E. A. Claremont. 
Dated February 25th, 1901. 


8,992. ''Improvements3 in electrical accumulators.” H. W. Cobb. Dated 
February 25th, 1901. 


4,007. “Improvements in telephonic apparatus for central stations. C. D. 
Abel. Dated February 25th, 1901. 


4,038. ‘Improvements in controlling apparatus for electrio lifts." H. J. 
Haddan. Dated February 25th, 1901. 


4,050. “Improvements in electrical switches.” L. P. Perkins. Dated 
February 25th, 1901. 


4,088. '' A safety device for overhead systems of street electric transmission 
of power.” C.J.R. Le Mesurier. Dated February 26th, 1901. 


4,149. Improvements in electrically-operated railway and tramway switches.” 
J. H. Spengler. Dated February 26th, 1901. 


4,215. ''Improvements relating to electric switches." (H. H. Lake.) 
(Telephon-Fabrik Aktiengesellschaft vorm. J. Berliner; Hanover, Prussia, 
Germany.) Dated February 27th, 1901. 


4,290. “Improvements in mica insulation for electric apparatus.” British 
Thomson-Houston Co. (C. F. Peterson, Schenectady, New York, U.S.A.) 
(Drawings to specification.) Dated February 28th, 1901. ‚ 


4,880. ''Improvements in the connections, or contacte, of incandescent 
„ lamps for lighting and heating.“ H. J. Dowsing. Dated February 28th, 


Ug “ Improvements in safety devices for the trolley poles of electric cars." 
С. R. Bellamy, W. J. Turner and D.R. Hardman. Dated March Ist, 1901. 


4422. ‘Improvements in electric primary batteries." C. A. Hussey and 
B. G. Clarke. Dated March 1st, 1901. P d 4 


4,129. “Improvements in or relating to electric storage batteries, or accu- 
mulators." F. M. Chaplet. Dated March Ist, 1901. 


4,469. "Improvements in electrolytic cells and in electrodes therefor.” 
A. A. Vogelsang. Dated March 2nd, 1901. 


4,491. “Improved process for making electrodes or accumulators.” W. P. 
Thompson. (Akkumulatoren und Eleotricitäts-Werke Aktiengesellschalt, 
formerly W. A. Boese & Co.) Dated March 2nd, 1901. 


4,501. "Improvements in electric switches.” G. W. Coxson. Dated March 
90а, 1901. 


4,508. ''Improvements in electric accumulator plates.” H. J. H. Pickard 
and J. S. Evans. Dated March 2nd, 1901. Р 
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but as the decision in it, if taken alone, might lead to mis- 
apprehension of the true state of the law, we first con- 
sider the general effect of some earlier cases. 

Put shortly, the position may be explained in this way :— 
А patent for an invention can only be granted to the * true 
and first inventor" thereof, and therefore, if the person 
answering that description be the servant, he is legally 
entitled to the patent. If master and servant are joint- 
inventors, each being responsible for some of the parts 
which together make up the complete invention, then a 
patent will be issued to them in their joint names. The 
master cannot shut out the servant from participation, nor 
the servant the master. What, then, is to be said of the 
case—perhaps most common of all—in which the master 
suggests an idea to the workman and leaves him to work it 
out in practice, to constract a mechanism which will fulfil 


the object aimed at in the original idea? It is clear that the 


gervant or workman in this case is entitled to profit by any 
patent granted for the invention, as to him is due the 
credit of having devised the apparatus which forms the 
subject of the patent. But is the master entitled to rank 
as joint inventor? The answer to this question is “ No,” if 
he has done no more than suggest the idea; for an idea 
merely expresses a principle, and a principle cannot be 
patented. The position is not changed by the fact that the 
workman's invention has been made entirely in the time of 
the master, as may be seen from thé decision of the Law 
Officer (Sir Edward Clarke, then Solicitor-General) in the 
case of Heald's Patent (1891), from which we quote the 
following sentence :— | 


r 
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“Iam not aware of any authority which lays down that 
the invention of a servant, even made in the employer's time, 
aud with the use of the employer's matérials, and at the 
expense of the employer, thereby becomes the property of the 
employer, so as to prevent. the person employed from taking 
out a patent for it." | | 

Other decisions to the same effect might be quoted, but 
this one is sufficient for our purpose. If, however, any 
reader wishes to inquire more fully into the subject, he 
should consider the case of Marshall and Naylor's Patent 
(1900), where the High Court revoked & patent taken out by 
the masters and granted one for the same invention to the 
servant, who had undoubtedly acted upon an idea suggested 


by his masters, but was held to be entitled to the inven- 


. ГА 
tion. 


We have now arrived at the general principle of law 
involved in the question under discussion, but that the 
position may be considerably altered by circumstances, is 
clearly shown iu the most recent case, to which we referred 
at the outset. This is the case of the Worthington Pump- 
ing Engine Co. v. Moore (Times Law Reports, Vol. 19, 
1902, p. 84), which is of importance to all employers, as it 
ghows that the exact relationship existing between their 
servant and themselves may be made such that if the former 
should take out, patents for inventions made by him in the 
course of his employment, he will be considered to hold 
them as a trustee for the firm. In this case the defendant 
had until recently beef manager in England for the plaintiff 
company, an American corporation. In the agreement 
under which he held this post, there were no stipulations or 
covenants regarding inventions or original suggestions 
which might be made by him, but the correspondence pro- 
duced in the case showed that the relationship between the 
American company and their English manager was, in the 
words of the judge, of the closest and most confidential 
character.” ' 


I think, says Mr. Justice Byrne, it is beyond question that it WAS 
part of defendant's duty to communicate and consult with the head 
office about any modifications and alterations in construction 
required to suit the demand of customers, and to offer such sug- 
gestions as might occur to him as advantageous to the plaintiff 
corporation in relation to the basiness he controlled. I think that 
he would not have been acting in accordance with the good faith 
implied in his contract had he kept back new ideas or details of con- 
struction suggested or carried out in ordinary course of business 
between tbe parties (even though such ideas or details might have 
been, in the bands of a third person, properly subject matter for a 
patent), with a view to his personal profit at the expense of the 
plaintiff corporation. 


The defendant had been dismissed from the post of 
manager, and it was then discovered by the plaintiff com- 
pany that he had at an earlier date taken out two patents in 
his own name for improvements which were afterwards 
ineorporated by the plaintiffs in the pumps they sold to the 
public, and this action was brought to have it declared that 
he held these patents simply as & trustee for the company. 
The learned judge, in his decision, recognises the general 
principle of law which we have stated above, but he goes on 
to say that all the circumstances must be considered in each 
case, and in this case it would be inconsistent with the 
obligations to be implied under the defendant's contract of 
service to consider him entitled to the ownership of these 


patents. The position is thus expressed by the learned 
Judge :— 


` Having regard to the nature and scope of the defendant's 


employment, to the obligations and duties arising from such 
employment, to the trust reposed in him, to his own conduct in 
endeavonring to establish a ‘trade for his employers in thé very 
rrticles he in the action brought by him against them—(a separate 
action]—sought to preclude them from using, I think I should be 
wrong in holding that he is entitled to continue to hold his patents 
as against the plaintiff corporation The main issue is this: 
Can the defendant, or can he not, without breach of his obligation 
towards his late employers, insist upon retaining and enforcing 
against them the patents he has taken out? I think he cannot, 
either in whole or in part. 

This decision is of great importance, as it shows that 
even in the absence of express covenants on the part of 
servants to assign any patents taken out by them, the: con- 
ditions of their employment may be such as to impose an 
implied obligation upon them to hold such patents in trust 
for the employers. Taken alone, as we have already 
indicated, some of the statements quoted from this decision 
might lead to an erroneous impression being formed as to 
the general law on the subject, but with the explanation 
given the matter is clear. The principle of law is the same 
throughout, but the circumstances of a particular case may 
bé such as to rebut, the applicability of that principle, as in 
the case above. It will be interesting to see the result, 
if this case should go to the Court of Appeal. The point 
raised calls for final settlement. Mr. Justice Byrne has 


confined his attention to the rights of the patentec against 


his employers and vice versa; but his decision must seriously 


affect any rights which the patentee, as such, would have 
to grant licenses to third parties. The peculiar facts of the 
case must be kept clearly in mind in reading the judgment, 
and if employers wish to obtain rights over any patente 
taken out by employés, it will be much safer to secure 
these by express agreements rather than by trusting to prove 
an implied obligation from the conditions of employment. 


As electrical ‘tramways multiply and 
develop throughout the country, new 
problems are constantly arising, the 
creation of which could hardly be foreseen, even by the 


` Faults on Trolley 
Standards. 


most cautious minds. In these cases experience alone can 


serve as a trustworthy guide, and thus it arises that 
changes in the methods adopted become from time to time 
inevitable. But when such changes are made, the necessity 
again arises of consulting the teachings of experience to 
ascertain whether these changes are justified by the results 
ensuing from their adoption. Ав a oase in point we may 
cite the regulation of the Board of Trade which required 
that the trolley standard of double-deck cars should be 
efficiently connected with earth. It was pointed out to 
the Board, some time ago, that the effect of this regulation, 
in the event of failure of the insulation of the standard or 
trolley pole, was to put a dead short on the line, which was 
very difficult to locate, as all the cars on the same section 
as the faulty car were rendered helpless by the opening of 
the circuit breaker at the power station, and there was no 
indication that the fault was of the kind in question. 

As the result of these representations, the Board relaxed 
the regulation, to permit of a continuous warning signal 
being substituted for the dead earth connection, and in 
many cases a lamp was inserted in series with the earth 
wire, 80 ав at the same time to provide the desired signal 
and to prevent the undesirable short. Other methods were 
also devised, to which we referred in an article a few weeks 
ago, in which mechanical means of indicating faults were 
utilised. In the course of an interesting interview with Mr. 
Trotter, electrical adviser to the Board, we recently learnt 
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some facts derived from experience with the respective 
devices in question, which go to show that the lamp signal 
is not of sufficient reliability to effectually fulfil the desired 
object. Owing to the high resistance of the lamp, a slight 
leak fails to raise the filament to incandescence, or 
even to & red heat, so that the main purpose of the 
lamp is not carried out; but under these conditions 
it is quite possible for passengers to receive a shock from the 
standard, of sufficient intensity to at least frighten them, and 
to lead them to complain to the authorities, Mr. Trotter 
himself bas actually experienced a shook of this nature, and 
cases have been reported of passengers also receiving shocks, 
in which the lamps had lighted up, but the conductor had 
failed to clear the deck. The present view of the Board of 
Trade is, therefore, that the lamp signal is ineffective, and 
that some means ought to be adopted by which the standard 
is connected to earth at all times through a low resistance— 
thus rendering a shock impossible. By combining the 
earthing device with a prominent signal, the attention of the 
conductor is at once attracted to the cause of the stoppage of 
the car; his duty is then to clear the upper deck, break the 
earth connection, and run the car to the depót with ita own 
motors. The use of lamps will not be vetoed; but this 
method of complying with the regulation will be discouraged 
in all new work. 


Ir is impossible to escape the obligation 
to instal an adequate amount of spare plant 
in а central station ; but any method for 
reducing the same amount of duplication in each of the 
sub-stations feeding long stretches of line by means of 
rotary converters, should receive careful attention. 

In 1898 Mr. Bion J. Arnold, in laying out the Chicago 
and Milwaukee Electric Railway, designed a sub-station in 


A Movable 
Sub- station. 


which the electrical equipment was not duplicated. In case 


of a breakdown of the single plant, it was proposed to run 
a special car equipped with the necessary switch gear, trans- 
formers, and converter to the spot, and to continue supply 
therefrom till the permanent plant was repaired. The sub- 
station was equipped with a battery of sufficient capacity to 
run the line while the car was being brought up and 
connected. Asa matter of fact, the scheme was not put in 
practice on this line, but an actual car was built and equipped 
by the Union Traction Co., of Indiana, in 1901. Since 
then the Wilkesbarre and Hazelton Railway of Pennsylvania 
has taken advantage of this capital-saving device, and one 
of the cars is illustrated and described in the Street Rail- 
way Review for November. Except for the absence of 

latforms the external appearance of the car is almost 
Indistinguishable from that of an ordinary passenger car, but 
the interior, of course, is bare. The roof is removable in one 
piece, to permit the heavy machinery to be lifted in by a 
crane, and it is strengthened specially for this service. 
Probably because of the additional weight and complication, 
the car is not motored. It is 36 ft. long and 9 ft. 6 in. wide, 
and is mounted on two equal wheeled trucks of a heavy type. 
When equipped as a sub-station the car contains a switch- 
board, three transformers, and one rotary converter, weighing 
in all 22} tons. When stripped of machinery the car can 
be made useful for the carriage of freight, or for other 
purposes, : 

Many American systems contain lines running to pleasure 
parks in the country, on which traffic during the winter 
months is practically non-existent, bnt for which during the 
summer а considerable output is required. In the ordinary 
course these lines are fed from sub-stations, in which capital 
is lying idle during a large portion of the year. The port- 
able sub-station just fits this case, as it can be used to 
supplement a permanent plant which is not much too big for 
the winter traffic, or to deal with the whole supply on lines 


which are closed during the winter. In any case the outlay . 


on buildings, plant and maintenance, can be reduced. Ona 
smaller scale this idea might be adopted in some parts of 
England where the summer and winter traffics are dispropor- 
tionate. In order to save laying a large amount of copper 
Which is useful for a few months only in the year, a small 
portable boosting plant might be used with advantage. 


METHODS OF SPEED CONTROL FOR 
INDIVIDUAL MOTOR DRIVING. 


THE competition for electrical motor work is apparently 
80 keen in America that—now that one motor is practically 
as good as another—new methods of control are constantly 
being devised by rival companies with the object of securing 
orders by promises of increased economy in running. 

It is not a difficult matter to show on paper that one 
system may be more economical than another, by assuming 
the conditions under which the motors will run. Whether 
or no such conditions obtain in actual practice, or any 
economy really results, and if so, whether le jeu vaut la 
chandelle, are points which the motor manufacturer or 
contractor does not, perhaps, inquire into too closely. 

A few weeks ago the multiple voltage method of control 
was described in our columns,* in which six different 
voltages are obtained from a special motor-generator ; then, 
in addition to the ordinary rheostatic method of control, 
there is the Ward-Leonard booster system, in which the 
line voltage is inoreased or decreased by the voltage of an 
auxiliary generator which is connected in series or in opposi- 
tion as desired; the Bullock transformer or teaser 
system, and others. Most of these systems were discussed in 
a paper read at a meeting of the Am. I. E. E., on November 
21st, by R. T. E. Lozier, who advocates the multi-voltage 
method of control above referred to. 

The Westinghouse Co. has now brought out a special three- 
wire system, which, it is claimed, combines the various 
advantages of all other methods with the extra advantage of 
increased efficiency. 

It is somewhat curious to note that, as the last important 
Westinghouse development we described was the operation 
of direct-current motors by means of alternating current, 
the system now referred to embraces, among other things, 
the use of an alternating current from а continuous current 
dynamo. Of course, an alternating current is generated in 
any dynamo possessing a commutator, but it is only recently 
that any serious attempt has been made—except in small 
fan motors—to utilise this feature directly. 

There is, moreover, nothing novel in using the two 
voltages of a three-wire system for obtaining a wide speed 
range in a single motor. A still wider range is obtainable 
by the use of a donble-wound motor with two commutators 
on the two voltages, but the point of novelty in the new 
Westinghouse system lies in the method of producing two 
voltages from an ordinary single-wound generator. This is 
fully described in a paper read on the same occasion as Mr. 
Lozier’s paper, by N. W. Storer. 

The generator is wound for the maximum voltage required 
—say, 250—and, in addition to the commutator, four 
collector rings are mounted преп an extension of the shaft, 
connected to the armature windings, in the same way as 
would be done in a two-phase rotary converter. Each pair 
of collecting brushes is connected to a balancing coil ; 
that is, there are two coils, each fed by one pba:e of the 
alternating current. The middle points in these coils are 
joined together, and to the neutral wire of the tlirce-wire 
system, the outers being taken directly from the commutator 
b; ushes. | | 

Such a machine may be operated in parallel with any 
existing three-wire system. 

The author compares this system with the multi-voltage 
System, to the disadvantage of the latter as regards both 
efficiency and the amount of attention required. Whilst, he 
says, the multi-volt system requires two balancing wires, the 
three-wire system needs but one of smaller section, and the 
branch wires to the motors are alsc considerably lighter on 
the three-wire method. | 

On the other hand, it is proposed, on the Westinghouse 
System, to obtain 100 per cent. speed variation by field 
regnlation ; that is, it is intended to run up from half to 
full speed by weakening the shunt excitation. This involves 
motors of double the size that would be necessary if no 
shunt variation were used, with a correspondingly increased 
cost, As Mr. Lozier points out in his paper, 30 per cent. 18 


— 


* " Notes on Recent American Installations," October 31st, р. 727. 
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about the maximum shunt variation that can be obtained 
from an ordinary standard motor run at its normal rating. 
This, Mr. Storer practically admits, and in the concrete 
example given a 10 Н.Р motor is used, although only 5 H.P. 
is required. 

It is this extra cost of motors, wiring, switching arrange- 
ments, balancing coils, and addition to the dynamo, that 
causes us to query the ultimate economy of the system. It 
is from America that all these complicated, though ingenious, 
systems of speed control hail, and it would be interesting to 
learn whether they are invented for English consumption 
only, or whether they have any considerable application 
in the land of their birth. 

In this country the same requirements as are met by the 
Westinghouse system would no doubt be considered to be 
satisfactorily fulfilled by a double-wound generator, or by. 
the use of a small balancer, but it is questionable if there is 
really any very great need in ordinary practice for such 
speed variations as 1 to 6. From the two papers before us 
we gather that the two rival systems advocated—viz., the 
multi-voltage control and the special three-wire method—have 
been got out to meet the conditions of ordinary machine- 
shop practice, from which it would appear that the flexibility 
of electrical systems, and the more perfect speed control 
which the individual motor method gives, have created a 
demand for wider ranges of speed than were obtainable under 
the more rigid system of mechanical driving. 


THE DESIGNING OF POLYPHASE CURRENT 
MACHINES. 


By DAVID BERGMAN. 


STANDARD types of direct current machines have nowadays 
reached a considerable degree of uniformity, but with regard 
to the designing of alternating current machines, many and 
various methods have been adopted. This article has been 
written for the purpose of distinguishing the most important 
features of these, and especially in order to draw a parallel 
between different practices in Europe and America. 

The first three-phase induction motor made had a rather 
small power factor (0°6—0°7), and this, of course, showed 
its bad influence in many ways. It was very difficult to 
keep the supply voltage reasonably constant, and essentially 
much more copper was required for the conductors, On 
account of the unfortunate experience obtained with the first 
plant, the low power factor made a very bad impression on 
the public mind. Consequently, engineers had to design 
motors with a far better power factor, and, except in the 
caseof very small motors, they soon succeeded in attaining a 
power factor = 0°85—0°9, while nowadays a power factor 
of 0°92 is no rarity. It was, however, not always the case 
that simultaneously due attention was paid to the efficiency. 

There are many ways and means by which a high power 
factor is to be obtained, and some of them are as follows :— 

To distribute the windings in a great number of slots. 

To make the diameter of the armature large, and keep the 
length of core small. 

To reduce the number of conductors and simultaneously 
keep the no-load current small. 

These possibilities of increasing the power factor are not 
independent of each other; on the contrary, they are very 
closely connected. In spite of this, however, it is easy to 
distinguish how the one or the other possibility is utilised 
by different manufacturers and in different countries. 

In order to get the no-load current as small as possible, 
the motors require closed slots, but this is very undesirable, 
as it increases considerably the cost of manufacturing. It 
was, of course, the desire of every designer to make the 
motors cheaply. Many of the principal American establish- 
ments, therefore, decided to use entirely open slots in order 
to get the motors cheaply manufactured, but in consequence 
of this the motors had to be built much larger in order to 
prevent the no-load current being too large ; it cannot be 


denied that even by this arrangement a good power factor 


can be obtained. In Europe, however, the same result as to 


the power factor was obtained by making use of nearly closed 
slots, the manufacture then being more expensive, but on 
the other hand, the material costs were reduced. Besides, 
the Americans succeeded in getting their motors cheap by 
making use of the squirrel-cage type (for sizes up to 50 
H.P.), but in Europe the polar-wound slip-ring motor was 
mostly employed. 

What are now the results regarding the respective qualities 
of motors designed in these different ways? The power 
factor will have about the same value in both cases, but the 
efficiency will, of course, be much poorer in the case of the 
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American motor, not only on account of the larger sizes and 
the open slots, and the thereby increased constant losses, but 
also because the squirrel-cage type requires a greater slip. 
In order to illustrate the above, fig. 1 shows the efficiency 
and the power factor of a motor, designed with nearly- 
closed slots, and provided with slip-rings. Iu fig. 2 the 
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corresponding curves are given for a well-known American 
motor of the squirrel-cage type, and for the same output as 
the former. The motor illustrated in fig. 1 is designed for 
50 ~, and the American for 60 ~, but this will not make 
much difference. It will be seen from these curves that 
the power factor of the American motor is somewhat better, 
but the efficiency is about 4 per cent. poorer at normal load. 
It would certainly be desirable to pay more attention to а 

. good efficiency, and to ensure tbat the efficiency at least did 
not suffer through too strict conditions being stipulated for 
. the power factor. A compromise between the efficiency and 
the power factor could be obtained if the product of these 
two were adopted as a measure of the general excellence of 
the motors The curves given in fig. 3 show this product 
for the two motors, whose characteristic curves are given 10 
figs. 1 and 2. It will be evident from the above curves that 
with regard to efficiency the American motor is inferior. 


However, it cannot be denied that the entirely open slots 


are sometimes preferable, for instance, in railway motors. 
It is very desirable that the motors should have a high 
power factor in order to prevent the difference of phase in 
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the line being too considerable. However, it will not 
make much difference whether the power factor of the 
motor at normal load is 0°90 or 092, especially as a motor 
with a high power factor almost always has a poor 
efficiency. 

It is, on the other hand, а matter of great importance to 
design the generators with a small drop of voltage, and this, 
of course, is still more the case if the power station has a 
small capacity. It is, indeed, possible to obtain a small 
drop of voltage by reducing the self-induction, but only toa 
certain extent, depending principally upon the dimensions, 
these being essentially much larger, and consequently the cost 
increasing. Besides, considering parallel working, it ів 


desirable that the machine should have a certain amount of . 


self-induction. 

The drop of voltage in alternating-current generators is, 
however, dependent not only on the armature reaction 
directly, but also upon the increased leakage of the poles, as 
well as on the slots in the armature. 

Consequently every designer aims to begin with designing 
the generators so that the leakage at all loads keeps 
practically constant, and further, to design the cores in such 
а way as to make it possible to diminish the injurious effect 
of increase of leakage on the drop of voltage due to the load of 
the machine. These conditions being fulfilled, a high degree 


m 
9 Fig. 


by him, it is one that few will carry out at all fully in 
practice, and in itself, together with the discussion, it is 
evidence of the difficulty which is inherent to the standardi- 
sing of abstractions. Power plants must be standardised 
on exactly similar lines before they can be tested on the 
equal terms aimed at in this report, and as elevation above 
sea level, and the state of the barometer are such big factors, 
how are they to be allowed for in arriving at a correction? 
We find no fault with tests as such. They are necessary 
and desirable, but we do find fault with the way in which 
the resulta are set down in black and white, and no remarks 
are made to qualify such results as are obviously 
doubtful. 

It is, of course, well known that when engine makers 
test engines in their own places, they often get results that are 
absolutely impossible, results, as one builder lately remarked, 
over 100 percent. In such cases, no doubt, they search for 
errors until they bring down results to something under the 
fatal 100 per cent., and stick to it as a record. No matter 
how carefully a test may be carried out, the instrumental 
errors and observation errors will sometimes coincide and 
give incredible results, but it is certainly dangerous to set 
down such results without qualification. Many good points are 
made in the report, notably that tests should be started exactly 
when reliable observations all round can be secured, and not 
at an exact hour or minute. It seems to us the proper 
practice to set all watches to a distinct minute when the test 
starts. It is an easy matter to set a watch, and it appears 
to matter very little that correct solar or sidereal time is not 
kept so long as the duration of the test is accurately 
observed. 

There is a reference to the duration of a complete test being 
24 hours. It is impossible to lay down auch a standard rule. 
Nor do we think much value attaches to the observing of 
fires at start and finish. Of course, the coal consumption at 


running of an engine cannot be measured when the start and 
stop are taken in. If coal and water are supplied in small 
quantities at once, say, 50 or 100 Ibs. of coal and 50 gallons 
of water, and as each lot is finished it is plotted on squared 


Po 
— the end of the test should be known if possible, but the true 
E 


"EE b. L ME RCM gor ir 
2 4 6 . 8 10 12 14 24 H.P. 


Fic. 3.—CURVES SHOWING THE Propuct oF EFFICIENCY AND 


Power Factor ғов THe Mortons WHOSE CHARACTERISTIC 
CURVES ARE ILLUSTRATED IN Figs. 1 AND 2. 


of saturation can also be maintained. Generators designed 
as prescribed will have a small drop of voltage, and besides, 
the costs of material will be considerably reduced. 

The principles developed above are not difficult to realise 
With low-speed machines, but will be rather difficult with 
machines for a large number of revolutions per minute, if the 
inside-pole type is used. | 

Many of the principal American establishments, therefore, 
have decided upon the outside-pole type with rotating arma- 
ture machines for 500 revolutions or above, this type being 
very favourable for other reasons also. The efficiency of 
these machines is essentially much better, and they are 
cheaper to manufacture. 

It is indeed remarkable that this machine has been intro- 
duced into Europe only to a very small extent, in spite of 
Ив many advantages. 

There may be some objections to the use of outside poles, 
a8, for instance, the slip rings as well as the cross connec- 
tions must be insulated for high voltages. These objections 
are, however, scarcely justified, as machines of these sizes 
are very seldom required for a higher voltage than 8,000 
volts. The day may, however, not be far away when we in 
Europe also learn to appreciate the virtues this machine 
possesses, 


STANDARDISING ENGINE .TESTS. 


Тнк final report of the committee appointed to standardise 
engine tests, has been presented to the American Society of 
Mechanical Engineers, together with a report of the discussion. 
While this is a report that an engineer will be glad to have 


paper, it will be found that the two curves are very regular, 
that coal rapidly disappears during the first part of the run 
if the fire is started from a bare grate, and that at the 
finish the water curve still continues, while the coal curve 
runs horizontally during the burning-down of the fire to the 
starting level. The inclination of the two curves throughout 
a length of the middle part of the run will give better com- 
mercial results than any figures got by dodging the fire's 
record. 

In stating the value of a fuel, its whole heat of com- 
bustion is taken on the basis of a final temperature of 
0* C., that is to say, without deducting the heat of vapori- 
sation of water formed from the hydrogen of the fuel, or 
hygroscopically included. For a practical people like the 
ae aiming at commercial standards, this is a little 
odd. ' | 

More curiously still, Mr. Kent, a well-known authority, 


. approves of this method, and goes on to say that the latent 


heat of vaporisation of the steam in the flue gases may 
be made use of by an economiser when the water 
is very cold." The italics are ours. He is perfectly right 
in his statemente, and every experienced steam engineer 
knows that when an economiser is worked below 90° or 
100° F., the action claimed by Mr. Kent does occur; steam 
is condensed on the lower ends of the pipes, and the latent 
heat is so far saved. But all fuels contain some sulphur, 
and produce 80, when burned; this unites with the 
water to produce sulphuric acid, H, SO,, to the rapid de- 
struction of the pipes of the economiser, and the blocking 
up of the scrapers, and general disaster. Surely Mr. Kent 
knows this, and yet he puts forward the cold economiser as 
the cure for wasted heat. He is entirely wrong so far as 
boiler practice goes, until a material is discovered out of 
which non-corrodible pipes can be made at a commercial 
rice. 
j Reverting for the moment to Mr. Kent’s endorsement of 
the method of total heat of combustion of hydrogen being 
taken, we cannot agree that the difficulties he names exists 
to the extent he would have us believe. There is no occasion 
when estimating the heat lost up the chimney to calculate 
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for the latent heat of the steam. This may be omitted 
altogether, and the heat carried off by the steam calculated 
from its specific heat of 0:479 exactly like any other so- 
called non-condensable gas. | | 

А note by Mr. Christie refers to Joule's equivalent. 
He objects to the so-called latest determination of 778, 
which corresponds with raising ,},th of a pound of 
water from 32? to 212°—that is to say, to the ті; of the 
amount of heat necessary to raise one pound from 
freezing to boiling point. This range is 100°5 units 
according to Regnault. For the old idea of measuring the 
equivalent at or near the freezing point, the 100 units would 
be 770 x 100, and not 77%, nor yet Joule’s figure of 772. 
No one knows exactly what the unit is, but it may be any- 
thing from 770 to 780 foot-pounds. Joule did not take 
the unit as the average of the liquid range, although, 
according to Mr. Christie, this was done in fixing on 778. 

The Committee have had a difficult task, and have puta 
lot of hard work into it. The result has come in for good 
deal of criticism, and no one seems to be pleased. 


TRAMWAY ACCOUNTS AND THE QUESTION 
OF DEPRECIATION. 


THF excellent treatise of Mr. Donald McColl,* the late chief 
book-keeeper of the Glasgow Corporation, adds to the 
evidence of practical experts in support of the principle of 
proper provision for depreciation. So convincing are the 
opinions of Mr. McColl, that even our contemporary, the 
Municipal Journal, admits the cogency of his reasoning, 
although in fear and trembling, lest the result of such sound 
finance should be cited as a proof that municipal trading 
fails. 

We have often bad occasion to refer to the accountancy 
of the Corporation of Glasgow in copnection with their 
electric lighting undertaking, the principle of providing for 
renewal and antiquation of plant out of revenue, apart from 
the sinking fund for repayment of loans, having always been 
recognised, It is not surprising, therefore, to find that the 
tramways accounts are dealt with in the same way, and we 
agree with our contemporary in admiring tbe large spirit 
in which Mr. McColl deals with the question. 

Mr. McColl puts the case forcibly when he says that 
* depreciation should properly be provision for renewals 
only, corresponding to the shrinkage in value of the assets, 
and that ordinary repairs executed must, in addition, be 
charged year by year against revenue.” 

The most rapid depreciation in the equipment of a tram- 
way is the permanent way, especially in a busy commercial 
centre like Glasgow, where the heavy traffic on the roads 
causes rapid deterioration. In a letter from the general 
manager, it is stated that revenue is charged with £450 per 
mile annually to meet the cost of renewals, the average life 
of the permanent way being calculated at 10 years. What a 
commentary upon the argumenta of those who contend that 
by paying the original cost, by a sinking fund extending 
over 31 years, there is no necessity for any other provision 
for depreciation ! 


It is difficult to understand how anyone can dispute the 


position that in all undertakings such as electric tramways 
and electricity supply for light and power, revenue should 
be charged not only with the cost of maintenance, but with 
the depreciated value of buildings, plant and equipment, 
altogether apart from the repayment of loans constituting the 
original capital outlay. 

As Mr. Young points out in his letter to Mr. Biggs (who 
indicated in his recent paper that the maintenance and 
depreciation charges together should equal the amount of 
the sinking fund) this is impossible where the renewal 
of the lines may be required three times over before the 
capital has been paid through the operation of the sinking 
fand. 

The question of loss of value by anfiqguation may not be 
so important in the case of a tramway as in an electric 


* “Tramway Book-keeping and Accounts,” by Donald McOoll; 
gee & Co., Publishers, London. 


supply undertaking, but it may have to be dealt with 
presently, when the fight for supremacy is over between the 
trolley, surface and conduit systems, as the principle must 
ultimately prevail of * survival of the fittest.” 

It is satisfactory to find that the Local Government 
Board is recommending caution to local authorities in their 
applications for leans. This is timely advice, and the rate- 
payers everywhere should “ read, mark, learn and inwardly 
digest" it before rushing on with speculative schemes 
which will not mean lower rates, nor prove that the con- 
clusions of the opponents of municipal trading in electric 
undertakings are misleading. | 

What can be more misleading than the following state- 
menta, published recently by one of our contemporaries, with 
reference to the town of Nelson, under the heading “ Muni- 
cipal Trading means Lower Rates?" The total rates appear 
to have gone up steadily, year by year, from 4s. 3d. in the £ 
in 1893 to 5s. 10d. in 1902, and this, in spite of an increase in 
the rateable value of the district from £72,434 in 1892 to 
£128,026—in 1902—s0 that a penny rate produces 
£512 128. 4d. now, against £301 168. 2d. in the former 
year. It is true that the General District and Borongh 
rates are rather lower, viz., 28. 10d. in 1902, against 8s. 5d. 
іп 1893—bnt if the increased rateable value is taken into 
account, what is there to boast of? A profit is claimed from 
the electricity works, but these have always been carried 
on at a heavy loss, if depreciation in value of the plant ів 
provided for. 


Mr. McColl’s book will be of special interest to all 


engaged in the details of managing electric tramway under- 
takings and to those who would relieve the tedium of 
ordinary business routine, by studying the principles of 
accountancy in rhyme—he gives a specimen copy of verses. 
How far this will commend itself to the prosaic man of 
figures, we will not say. Old Weller had a great contempt 
for poetry, even under the influence of cupid's darts :— 
“ Poetry's unnatural ; no man ever talked in poetry ‘cept a 
beadle on boxin'-day, or Warren's blackin’ or Rowland's oil, 
or some o' them low fellows ; never you let yourself down to 
talk poetry my boy," but Mr. McColl is right when he 
ваув :— 
d Your sinking fund pays what you borrow, 
But does not write down your assets, 
Depreciate, or to your sorrow, 
Renewals will add to your дема. 


INSTITUTION OF ELECTRICAL ENGINEERS. 


MANCHESTER SRCTION. 


A MEETING of this section was held on Tuesday, December 
16th, Mr. E. W. Cowan presiding. Dr. E. W. Marchant 
read a paper on “ Electrical Haulage on Canals," illustrating 
it largely by lantern slides which showed examples of exist- 
ing canals and their electrical equipment. 

Owing to the extensive but unused network of canals in 
this country electrical operation is now receiving considera- 
tion ; a paper on this subject is therefore most welcome, and 
though, perhaps, more could have been made of both paper 
and discussion, yet it will be of service to those interested 
in the solution of this problem. 

Canals were at the height of prosperity towards the end of 
the eighteenth century, when the only other system of 
transmission was by horse vehicle, and necessarily costly ; 
the introduction of railways into the country in 1825, how- 
ever, rapidly put canals into the background, and they 
began to decline. 

The canals in Ergland are sadly neglected, the railway 
companies, who own about one-third of the total mileage, not 
encouraging the traffic. Though steam tugs are sometimes 
used on canals, they are not general, the borse being usually 
employed to draw the barges along. It is thought by some 
that not only should electrical haulage on canals be com- 
mercially possible, but this would be a means of raising the 
value of the canal systems, as a method of transit. 

Little or nothing has been done in England in this 
direction, but several attempta have been made on the 
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Continent, notably on the Charleroi and Brussels Canal, 
the Finow Canal, and the Canal d’Aire et de la Deule; 
these are described in the paper. The author draws 
two main conclusions: first, that the most suitable 
method of haulage is by tractors running along 
the towpath ; secondly, that the three-phase system is best 
adapted to the work. | 

In opening the discussion, Mr.  Clirehugh said 
that though they were indebted to Dr. Marchant 
for his paper, he was disappointed with some of the 
author's conclusions. It was obvious that any system of 
carrying a tractor along the canal bank would be out of the 
question in England, owing to the narrow and very rough 
surfaces. He had seen some extraordinary devices used on 
canals to reduce the expenditure on upkeep. The banks of 
canals to carry tractors of, say, two tons would necessitate 
great cost for strengthening. One thing against the canals 
here was the large mileage owned by railway companies, who 
openly acknowledged that they would close them if they could. 
Electrical haulage, he thought, must resolve itself into either 
self-propelled barges or tugs. With the large power stations 


now being erected throughout the country, the mains from 


which would probably be laid, to a great extent, along the 


. sides of the canale, there should be a great future for elec- 


trical haulage. The ordinary speed of a horse-towed barge 
is 14 miles per hour; be thought 4 miles per hour! would be 
the maximum without undue wear and tear on the banks; 
and. he saw no objection to the use of a propeller. 

Dr. W.G. Rhodes wished the author had had experience with 
electrical haulage, as it was one thing to be told of a system, 
and another to speak from actual practice. He would 
rather see the boat running on wheels than being pulled through 
the water. The erection of overhead wires, as shown on the 
screen, would not be tolerated in England, though it might 
work all right on the Continent, nor was it practicable to 
use tractors, owing to the poor state of the canal banks. 
One disadvantage of the three-phase system was the necessity 
for three trolleys; one trolley was bad enough to keep on the 
wire, and the difficulty would be much greater with three of 
them. He considered that canals were obsolete, and only 
under unusual circumstances would it be advisable to 
apply electrical operation. 

Mr. Thomas pointed out that if canals were converted 
into light railways, the mills, factories, &c., that take their 
water from them would have to be compensated. In 
England there are 19 principal canals of about 1,600 total 
mileage, having a capital expenditure of £32,000,000 and 
an annual tonnage of 26,000,000 tons. The expenditure is 
about £1,200,000 and the revenue £1,800,000, leaving a 
profit of £600,000 ; but he doubted if the actual profit 
would be so large as this. 

The usual charge for towing is 0°5d. per ton-mile for the 
first 10 miles, 0°45d. for the second 10 miles, and rather 
under 0:25d. for all above this, The maximum wharfage 
charges are 1°5d. per ton. He agreed with other speakers, 
that the bad state of the banks made haulage by tractors 
impossible, 

Mr. Gunton was of the opinion that the tug would have to 
be resorted to for the practical solution of the question. In 
England the difficulties of overhead construction would be 
very great, owing to the large number of low bridges; also 
there would be difficulties through the barges passing each 
other. Mr. Stephenson asked if the cheap working of 
canals could not be facilitated by adopting electrical methods 
for loading and unloading the barges ; also for working the 
locks. Owing to its greater flexibility, he, too, thought 
that haulage by tugs would be the most practical method, 
and that the lower efficiency would only be a secondary con- 
sideration. The depreciation of tractors appeared to be very 
high, would not that of tugs be less? Опе third of the total 
mileage of canals was owned by the railway companies. 
Taking the figures for one year, he found a falling off of 
2,000,000 tons in the returns for railway companies’ canals, 
and for the same year an increase of 5,000,000 tons in the 
returns for canal companies. 

Mr. Ritchie pointed out that the canals on the Continent, 
where they often run for many miles through open country 
with few bridges and locks, are very different to those in 
England. The barges there, too, are much larger, and he 
failed to see that it would pay to have men driving tractors 


for the small boats in use here. If electrical haulage was a 
success, why had there not been more rapid extension ? The 
very narrow tow-path would be against tractors in this 
country. | ' 

Mr. Frith asked if accumulators had been tried for this 
purpose? The efficiency of the tugs was very low ; he sug- 
gested that they shonld first be tried, and if the traffic 
increased suffioiently, the canal banks could be strengthened 
and tractors | 

Mr. C. Cormack said that, as the advantage of canals was 
gained by water, he saw no reason why they should not use 
an electric tish ; that is, he would reduce the dimensions of 
the tugs so as to be just large enough to hold the electrical 
equipment, and control it from the barge. Our canals, 
which ought to be used to greater advantage, had been very 
much neglected. 

Referring to the paper, and in reply to the discussion, 

Dr. Marchant said the Board of Trade would probably not 
allow an overhead construction in England similar to that 
described. Repairs were rather frequent, and trouble had 
been experienced from falling trees. The use of the tow- 
path for tractors would depend on the cost of establishment. 
He realised there were great difficulties in the overhead con- 
struction. He could not say if electricity had been used for 
operating locks, and loading or unloading barges, but he 
believed it had been used for pumping. He was disappointed 
that nothing had been said in the discussion about the 
advantages of lighting the canal, thus making night opera- 
tion possible; he thought there was something to be said 
for it. There was no necessity for a special man, with 
tractors; in Belgium they employed an ordinary driver for 
this purpose. 
Since 1898, the mileage of electrica] haulage on one 
of the canals referred to had been doubled. He was unable 
to say if accumulators had been tried, but he thought their 
rapid depreciation would be against them. 

At the conclusion of the discussion a hearty vote of 
thanks was recorded to Dr. Marchant for his paper. 


THE AUTOMOBILE RAILWAY SYSTEM. 


Wuar is there in the automobile railway system, that the 
Times of December 12th should make so great a song of it, 
informing us that on June 18th next, at 8.50 a.m.—mark the 
precision of day and hour —a train of automobile carriages 
will start from the Gare de Lyon, in Paris, and run to 
Dijon by noon—a distance of 315 km., or at a speed of 100 
km. per hour? The Times correspondent writes of the 
affair exactly as though the whole principle of mechanical 
railway locomotion were new. 

It appears, after all, to be merely an application of the 
Gardner and Serpollet tramway car, and it is certainly not a 
revolutionary means of carrying passengers. We have heard 
of revolutions in motive power before to-day. 

According to the description, the least possible quantity of 
petroleum and the smallest possible quantity of water are to 
do the trick. Possible is good—it may mean so much, and 
conveys во little truth, but these quantities, which the unwary 
might be led into thinking were mere traces of oil and damp, 
are to produce the greatest propelling power—more super- 
latives, be it noted; the extremely powerful vapour is to act 
directly on the wheels of the automobile. It is a pity 
the word automobile was ever invented, it is, like that 
blessed word Mesopotamia, good to conjure by. 

A further nonsensical piece of wordiness tells us that 
there is a surface condenser, whence the steam emerges as 
hot water to serve again. The weight of the apparatus 
is trivial, and so on, until we reach the final catastrophe 
of technical description, and learn that the automo- 
bile beast is pointed in front and isn't blunt behind, 
so that the atmosphere “thus becomes an auxiliary 
rather than an obstacle.” Really, we can pass all but this 
last, which is only relieved by the statement that the in- 
vention will at first be confined to (rains de lure. 
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We wonder what the Times has done with its engineering 
editor. Its hysterical correspondent very innocently “ believes 
he has ssid enough to demonstrate the pleasure which the 
system will afford travellers.” We assure him he has—too 
much, in fact. For downright humour, and that un- 
conscious, this precious description of a new adaptation of 
an old system to steam traction is very fine. Only engineers 
can appreciate the excruciating funniness of the affair, but 
we had scarcely thought it possible that even a layman could 
be so unsophisticated. 

The North-Eastern Railway is credited with being about 
to run a petrol car between the Hartlepools, in order to 
compete with the electric tramways. To b» serious, however, 
there is nothing much to say about the system. People who 
think they can drive a car at a speed of 100 km. per hour 
with insignificant motive power, are imagining too much 
from the scanty steam details of a Serpollet slow-running 

tramcar ; whatever the traction per ton, the steam will be 
needed as now—in great volume. These ideas of the 
layman that a sudden reduction of fuel and water can 
be effected in steam engineering are, of course, quite 
erroneous, 

The system of automobile cars for main lines is not one 
that commends itself. The place for the system is the short 
branch line, which now runs а very few trains per day, in 
place of keeping a single automobile car to run to and fro, 
and pick up passengers who can now walk the distance between 

trains. The Quainton and Brill brunch would better form 

a trial line for the new system than the Paris—Dijon. 
Speeds of 16 miles per hour would prove better than 60. 
Steam power cannot be put into a car for high-speed work 
with ease, and such tentative experiments should be made 
under moderate difficulties ; if found feasible, the system 
could then be developed on sound lines. 


THE PHOTOMETRY OF ELECTRIC LAMPS. 


Тнк discussion on Prof. Fleming's paper with this title 
occupied two evenings at the Institution of Electrical Engi- 
neers, and served t^ illustrate the divergences of opinion that 
exist. The first point which occupied many speakers was 
* what should be measured ?" ; the second, how should it 
be measured ? ” ; and the third, what should it be called? 
As the author put it in his reply, are the things measured 
the things we ought to measure? Illumination is desired in 
order to enable us to see; the test of illumination is to take a 
newspaper, and ascertain if it can be read with com- 
fort. Questions of vision are subsidiary. We would add, 
however, that with respect to street lighting this is the very 
thing the committee-man will not do. He gazes straight at 
an arc or a Nernst lamp and tries to gauge its brilliancy by 
the naked eye. Vain the attempt to make him turn his back 
on the lamp ata fixed distance and read some printed matter, 
and then repeat the experiment with another lamp as a mode 
of comparison ! 

The comparison of variously coloured lights aroused some 
feeling. The author indicated that, owing to the Parkinje 
effect, the eye could not discriminate brightness separately 
from colour; he went further, and described discrimination“ 
photometers. Sir William Abney went so far as to say he 
almost preferred to have colour differences in the lights to 
be measured, and Prof. Ayrton denied the effect attributed 
to the Purkinje experiment, and quoted experiments (or 
would have quoted them bad Mr. Swinburne been more 
lenient) to prove that light was light and colour was colour. 
But tbe author stated the case clearly : to read, to view objecta, 
and to enable one to “do something,” in what would otherwise 
be darkness, is the object of illumination. Whether a red 
and green light could be compared to half of 1 per cent. is a 
small question. If one can see to read, the illumination 
is all right, if not, one is inclined to * say something appro- 
priate.” But for general purposes it would be desirable to 
be able to state the colour quality of light, to have some way 
of numerically stating the value of different illuminations, 
say, for distinguishing objects in a picture gallery. After 
all, Dr. Fleming hit the root of the matter when he said 
that a shopkeeper required à means of making objects as 
visible—or more visible, if possible—as by daylight. 


Mr. Vernon Harcourt had not found any great difficulty 
in comparing flame lights and arc lamps by means of a 
Bunsen photometer, and gave an account of the South Fore- 
land experiments. He emphasised the means taken—it was 
the degree of distinctness of the pattern of the star (in place 
of a grease spot on the photometer disc) that was observed ; 
colour differences did not, then, distract the observer's 
attention. Dr. R. T. Glazebrook gave particulars of Mr. 
Petavel’s experiments at the National Physical Laboratory 
on the Violle or solidifying-platiuum standard of light. 

Dr. Fleming’s standard electric lamps came in for general 
commendation ; the only criticism was that they were not a 
novelty. But Dr. J. T. Morris showed that it was not sufficient 
to assume that temperature could be neglected ; by external 
heating of the space environing the lamp, he obtained the 
figures now given :— 


Temperature 
Candle-power ... 


15° С. 52°С. 6 C. 27°C. 18°C. 
16:00 1665 1678 16:24 15°96 


The pentane lamp of 10 c.P. was considered to be the 
most satisfactory working standard. It did not require a 
glass chimney, and provided the pentane was pure, could be 
relied upon, although several speakers attributed auy dis- 
cordance to varying percentages of CO, in the air, and Mr. 
F. H. Varley was of opinion that moisture in the atmospbere 
would also exercise a considerable influence. 

Mr. Trotter rega ded the pentane lamp as an uncommonly 
good standard, so much so that the “standard candle- 
power" was becoming an arbitrary standard crystallised by 
the pentane lamp. The amyl acetate lamp was not favoured 
by speakers, and no one had a good word to say for the 
* Parliamentary standard candle.” Prof. Ayrton quoted as 
an example of excellent work the report on electric lampe 
prepared for the Standard Oil Co. (U.S.A.). To show how 
difficult it was to rely upon photometric figures, he cited 
the tests of some lamps by four different observers, he 
himself being one, and an 8-C. r. lamp as an average gave 
7°85 C.P. with 5°6 watts inefficiency. He referred to the 
arrangement for comparing the light at one angle of the 
crater of an are lamp with the light taken at some other 
angle, and attributed it to Mr. F. W. Carter—who, we 
may add, fully described a discrimination photometer 
of his own invention ia connection with it.* Mr. Patchell 
capped Prof. Ayrton's tests by giving some of his own: 
100-volt lamps, average с.р. 12°76, average sefficiency 
4:8 watts per C.P. for nominal 16-c.P. lamps; and for 
nominal 8-C.P., average C.P. 7°76, average inefficiency 4°24 
watts per C.P. ^ 

The various forms of photometer were critically examined 
by various speakers, Some would have none of the variable 
sectorial angle type, others considered they worked admirably. 
Mr. Varley described an instrument of this class for com- 
paring arc lamps with standard of low candle-power. Sir 
Wm. Abney strongly recommends the Rumford shadow 
method, the Bunsen or its modification, with a truly traus- 
parent spot; the Lummer-Brodhun seemed most in favour. 
Discrimination photometers were stigmatised as mere teats of 
the acuteness of vision. Mr. Trotter perhaps was most 
nearly in touch with the feelings of those in the audience 
who had spent weary hours at a photometric bench, when 
he objected to the Lummer-Brodhun instrument on account 
of its eyepiece, and stated that both eyes should be used, 
the observer stand some distance off, and form a judgment ; 
all such work is of this nature, and cannot be regarded as 
an empirical measurement. | 

'The discussion for once was of less value than the paper. 
The matter collected and systematised by Dr. Fleming, is of 
the utmost value to those who may ever be called upon to 
measure illumination values. The discuasion showed how 
very positive one can be about a thing one has done, and 
done with success oneself, and how unwise it is in matters 
relating to the senses to deny ability in others. The gist 
would seem to be that if one had to tackle photometric work 


with a free hand in the choice of instruments, the pentane 


lamp (with pure pentane), and a Lummer-Brodhun photo- 
meter would, after the observer had educated his discrimt- 
nating judgment for colour differences, give resulta worthy of 
credence. But to attain anything like reasonable accuracy, 


* ELECTRICAL Review, July 13tb, 20th, 27tb and August 3rd, 1900. 
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all the minut&e relating to barometric pressure, humidity, 
percentage of CO, &o., incidentally referred to by the 
speakers would bave to receive attention, and no better 
guide could be desired than Dr. Fleming's paper coupled 
with the full official account of the discussion upon it. 


CORRESPONDENCE. 


Single-Phase Electric Railways. 


I notice in their letter to you dated December 9th, upon the 
above subject, that Messrs. Geipe: & Lange make some 
incorrect statements with regard to the hydraulic variable 
speed gear invented by me, and referred to by Mr. Swin- 
burne in his recent Presidential address to the Institution of 
Electrical Engineers, 

What special qualifications Messrs. Geipel & Lange (as 
electrical engineers and agents in this country for the Ward- 
Leouard system) have for judging the merits of my 
hydraulic speed gear I do not know, but at all events it is 
necessary for me to correct them on two points. 

1. They do not know anything about my hydraulic gear, 
since they have never seen the apparatus, nor had any 
opportunity of examining or testing it, whereas Mr. Swin- 
burne has studied it,'and thought it worthy of the special 
reference which he made to it in his address. 

2. Their statement that hydraulic speed-reducing gears 
have been tried for motor cars, but without success, does not 
apply to my gear, which has fully demonstrated its 
capabilities as applied to experimental cars, and other cars 
fitted with it, are now in process of manufacture. 

The gear is particularly applicable, and was described by 
Mr. Swinburne in special reference to ‘such large powers ав 
are used for electric railways.” 

Messrs, Geipel & Lange appear to think it strange that the 
President “did not direct the attention of the electrical pro- 
fession to the work done by Ward-Leonard and others in 
providing means of varying the speed electrically.” Perhaps 
the reason for this omission was that Mr. Swinburne has 
satisfied himself that my hydraulic gear is suitable and highly 
efficient, and is, like myself, entirely in the dark as to any 
practical work that has been carricd out on the system advo- 
cated by Messrs, Geipel & Lange. 

I have entirely failed to find in the President's address 
the statement that, as alleged by Mesers. ( reipel & Lange, 
“ һе was prophesying not what ought to be done, but what 
ought not to be done,” but I do find the following (referring 
to another invention) :—“ There seems to be great prejudice 
to it, because it is novel. When people, especially English 
people, strongly condemn a new thing without giving 
specific reasons, it is safe to conclude that it is very good.” 

. As I see that Messrs. Geipel & Lange have been scatter- 
ing their letter broadcast in the pages of the electrical and 
mechanical papers, I appeal to your sense of fairness to 


insert this reply. 
J. W. Hall. 


A Painfal Experience. 


Some short time back you gave prominence in your 
valued paper to the subject of consulting engineers. With 
your permission may I express in as few words as possible 
a recent (and, I am pleased to say, only) experience of mine of 
the kind, but one which all consulting engineers (except the 
one under consideration) would acknowledge to be an insult 
to their eplendid profession. In the first week of November, 
1901, I received a letter from a consulting engineer in 
Manchester asking me to call at his office and see him. I 
promised to do so immediately. I live some 20 odd miles 
on the south side of London, and, in order to keep my 
word, I slept in London overnight. I reached his 
office five minutes before appointment, and was informed 
by the office boy in charge that Mr. —— had gone 
to —-— (a place some distance out of Manchester), would I 
follow? 1 did. After walking through wind and rain, 
and nearly breaking my neck, 1 found him. He engaged 
me for a certain berth, and to'd me I should be required in 


about two weeks. It was late by the time I returned to 
Manchester, which necessitated sleeping there the night. I 
returned south the next morning, gave up my rooms, and 
sent my furniture to my home. I waited three weeks 
and wrote for information: could give me no date as to 
when I should be required. After this waiting I sought 
other employment. The berth, I heard, was finally given 
to another person in September, 1902, or 10 months after I 
was engaged. I now ask for one week’s salary and 
expenses, and am refused even a penny. I may add that 
some time after my first journey I advised this same man 
that I should again call upon him, giving him four days' 
notice. On arrival in Manchester I was told he was in 
London, and directly І got back to London he wired me he 
was going north at once, but would write. Needless to say he 
did not. I must admit that no arrangement was made re 
expenses, nor should I have asked for them had my appoint- 
ment been kept. I think you will admit that this was 
unbusiness like and ungentlemanly conduct on the part of & 
80-called consulting engineer; or perhaps in this case 
* Mr. Dooley” is right. I believe this same “insulting ” 
engineer has, or did have, on his brass plate, * sanitary 
engineer —“ sanitary " is good. 
e Disgusted. 


Dry Car Seats. 

Might I ask, through the Review, if any makers or 
patentees of electrical car seats will send me particulars of 
their appliances for keeping same dry in wet weather ? 

Herbert Lowe. 

10, Lancaster Road, 

Fallowfield, Manchester. 
is shu. 
the veloc __ 


LEGAL. 


WITHERS v. GAINSBOROUGH. 


In Westminster County Court on Wednesday last week, before his 
Honour Judge Lush- Wilson, the case of Withers v. Gainsborough 
was heard. It was а claim brought by plaintiff, E. E. Withers, 217, 
Shaftesbury Avenue, electrician, against E. Gainsborough, 25, 
Hanover Square, Court milliner, for £14 and £3 respectively for 
extra work done, as electrical engineers. During March and April, 
this year, plaintiff did work for defendant at 25, Hanover Square, 
and when that was done, according to plaintiff's case, he was in- 
structed by Mr. Gainsborough to do some extra work, which 
involved expenditure of £17. No complaint whatever was made 
by defendant until the work was completed, and an application 
was made to the architect for his certificate. All the orders relating 
to the first and second work were given to plaintiff's foreman. 
Defendant denied that he had ever given instructions for the extra 
work. He had never received the letter put in by plaintiff, in 
which defendant asked for eight extra points for lighting purposes 
in addition to those which had already been done.—Judgment was 
given for plaintiff with costs. 


SMITH v. THE City oF LONDON ELECTRIC LiagmING Co. 
This case came before Mr. Ји ісе Grantham and a special jury in 


the King's Bench Division on Tuesday and Wednesday last week, 


Au action brought by the plaintiff against defendants for non- 
delivery of certain lamps to him by the defendants undera verbal 
contract. 

Mr. McCatt, K. C., in opening the case, said that the plaintiff was a 
dealer in electric fittings and electric lamps, carrying on business in 
East Ham, the defendants being a well-known company. In No- 
vember, 1901, the defendants issued an advertisement in a paper 
call the Electrical Engineer, to the effect that the defendants had a 
large quantity of plant, material and stock for sale—included in 
that was a large quantity of 100-volt lamps, fittings, &c. The 
plaintiff, requiring lamps of this kind for tbe purposes of bis 
business, applied in pursuance of the advertisement in the form of 
the tender mentioned in the advertisement, on December 9th. 
Before be sent in his tender, however, so as make sure that the 
quantity of lamps which the defendants had to sell were the 
quantities with which he could deal in his business, he went to 
the defendante’ premises and saw a Mr. Rowlands, one of the 
maoagere, and a Mr. Talbot, a subordinate, and inquired from them 
the quantity of lamps they had, telling them that it was essential 
for bim to have this information before he tendered. Mr. Rowlands 
and Mr. Talbot told him, after they bad consulted the stock sheets, 
that they had 28,000 new lamps for sale, and that plaintiff could 
inspect samples. This the plaintiff did, and having regard to the 
statement made to him by Rowlands and Talbot, plaintiff 
in his tender, offered £300 for the lot of lamps. On Decem- 
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ber 17th nothing had been done on the tender. Plaintiff 
called at the defendants’ place of business, and he was then 
informed by Rowlands that the old list and the old tenders were 
off, and that there was a new list, dated December 9th, and that 
applications for the articles could be received up to December 16th, 
and that the list comprised a lot of about 25,000 new lamps. That 
day being the day after the date fixed for sending in the tenderr, 
the plaintiff saw a Mr. Jackson, the defendante’ chief engineer, on 
the matter. Jackeon told him that the lamps which were in ques- 
tion in the case had been withdrawn—vis., new Ediswan lamps 
but be asked plaintiff to make a verbal offer for the other lamps. 
Plaintiff pad been told that there were 10,000 new lamps in addi- 
tion to the Ediswan, and then the plaintiff offered £2 per thousand 
for them aid 2d. apiece for the Ediswan lemps. On December 
18th plaintiff again called at the defendants’ place of business and 
saw Jackson and Rowlands, and at that interview terms were 
agreed on for all lamps except the Ediswan. The difficulty about 
these was that defendants wanted 3d. each for them. Plaintiff said 
that before making any offer at all for these he must be certain of 
the quantity, and he asked these gentlemen to refer to the stock sheets. 
Having done so, Mr. Jackson said that there were 17,697 at 3d. 
each. Plaintiff said he would like time to consider the matter, but 
at 4 o'clock the same afternoon he returned and accepted defendants’ 
offer and thus concluded the contract. He, however, asked 
defendants to confirm this verbal sale in writing, and accordingly 
on D. cember 19th the defendants wrote this letter to the plaintiffs: 
We beg to confirm the sale to you of our incandescent lamps at 
the following ra'es:—Ediswan new lamp, 3d. cach, all otber lamps 
£2 5а. per th: usand, subject to cash and removal of the whole of the 
stock up to 57,000 lamps before the New Year.” In the letter, in 
order to make the matter clear, defendants enclosed a copy of the 
+tock sheets to which they had referred, and by those stock sheets 
it appeared that the contract referred to 20,129 Ediswan lampe, 
there being 68,000 pieces in the whole lot. The learned counsel 
submitted tbat it was clear that tbe contract was that defendants 
were selling to plaintiff 20,129 Ediswan lamps. What the plaintiff 
actually got delivery of was only 1,509, and then he was told by 
Jackson that a mistake had been made, and that the other Ediswan 
lamps could not be found, and that defendants could not deliver 
them. The plaintiff told Jackson that he had resold a large quantity 
of these lamps to hie customers and they required delivery of them. 
The plaintiff never goscálivery of the lamps, and accordingly he 
claimed from the- e br 
that sum те һе өтт une pront the plaintiff would have made if 
ine lamps bad been delivered by the defendante. 

The plaintiff was called and gave evidence in support of his case. 

On Wednesday the plaintiff was re-examined, and gave evidence 
as to the difference between the contract price and market price of 
the lamps. 

In cross-examination by Mr. WarToN, he said he quite understood 
that the City of London Electric Lighting Co. were not dealers in 
lamps. 

And you understand tbat owing to changes in the character of the 
lamps supplied to their customers, they had iu stock a large number 
of returned lamps and old material ?—I suppcsed they had a new 
stock, but I don't know where it came from. I did not know the 
old stock came from their customers. 

His Lornpsar said it would be difficult to get anybody to under- 
stand that wkatever that contract was, it was not based on the 
original tender, which was not adhered to. There was a quantity 
of stuff, but no exact quantity, and he thought Mr. Jones would 
have great difficulty in convincing the jury that his client did not 
understand it was in that condition. He would find that both 
the documents on which he relied were ante-dated, and that it was 
stated that the company would not be responsible for quantities. 

Mr. Lawson WALTON (to plaintiff): Did you see at the head of 
the tender tbe words—“ The purchaser will accept all responsibility 
for inspection, and must take the goods as he finds them, with all 
imperfections, and be responsible for his own quantities. The 
company do not guarantee the accuracy of the lists as to their 
description, number, or quality," and did you choose to tender for 
that large stock of material on that basis ?— Yes. 

And you had every opportunity*of going to the warehouse and 
seeing what the nature and quality and extent of the stock was? 
Yes. 

His LonpsurP said that if the suggestion which bad been made 
was true, the defendants must have been lunatics to sell 20,000 
lamps for 2d. each for which they could have got 114. in the 
market. When people tendered for things of this sort, they must 
take them as they were. 

At this poiut a consultation took place between counsel, after 
which— 

Mr. Lawson WaLTon said he was glad to say that they had 
settled the case. He might say on the part of the City of London 


Electric Lighting Co. that they bad always been anxious to adjust . 


the claim on what they considered a fair basis. There was, no 
doubt, that owing to the quantity in the warehouse, there was a 
mistake in the stock lists; but, at the same time, they never guaran- 
teed the quantities, because the lamps had never been counted. 
They were in boxes and crates all over the place, and 
the quantities were constantly changing every day. There was an 
error common to both parties; but, if the company had been 
approached on & more reasonable basis, hey would have been glad 
to meet the plaintiff. However, plaintiff was now more reasonable, 
aud he would accept a sum which had been agreed on. 

His Loepen said that it was very right that both parties should 

ree, 

Judgment was then given for plaintiff for an amount agreed uvon 
between counsel. 


ate for the breach of controct £620 Le. 1d., © 


— 


RESISTANCE OF ROAD VEHICLES TO 
TRACTION. 


Tus report of the Committee of the B.A. on this subject, which 
was presented at Belfast, consists of 14 sections, the first 10 being a 
more or less historical summary of past records. Early last century 
Edgeworth found that at a speed of 8°8 kilometres per hour a 
vehicle with springs had a resistance of only one-third the resist- 
ance of one without springs, a proof that the resistance was largely 
due to lifting the weight of the vehicle at each little lump in the 
road, the work thus done being given back probably in damage to 
the road surface. 

Coriolis, in 1835, advocated springs of maximum practicable 
flexibility and roads of maximum rigidity. 

Morin, in 1837—1842, carried out many careful experiments, and 
deduced the following conclusions :— 

1. That on fibrous materials, spongy textures, or granular bodies, 
resistance is inversely as the wheel diameter. 

2. Oa compressible surfaces rolling resistance increases as tire 
width diminishes. 

3. On elastic substances the depth of depreseion is proportional 
to weight, and the return of the surface is less rapid than its 
depression, and does not return the work done in compression. 

4. On a homogeneous body as on wood, rolling resistance in- 
creases more rapidly as the pressure increases. Thus wood is 
unsuitable for heavy traffic. 

Morin investigated the effects of weight, wheel diameter, tire 


breadth, velocity, angle of pull and efficiency of springs, and it is | 


concluded from his first series of experiments, that :— 

1. Resistance varies with the pressure, and inversely with wheel 
diameter. 

2. Roads deteriorate inversely as the wheel diameter. 

3. Оа macadam or paved roads, tire width hardly accounts, for 
tire breadths above 80 or 100 mm. \ 

4. On loose or compressible roads traction decreases with tire 
widtb, but on hard roads it is not good to exceed 100 to 120 mm. 

5. On soft ground resistance is independent of speed with or with- 
out springs. ý 

E At a walking pace on all roads, resistanoe is the same for all 
vahinriar 

7. On macadam or paving, resistance ihcrcasea with speed nearly 
in proportion to the increase with an initial speed of 1 m. per 
second. The better spring vehicles show up best. 

8. Good sandstone pavement at walking pace has three-fourths 
the resistance of best macadam. At trotting pace it is the same, but 
with sette too wide apart the trotting resistance exceeds that en 
macadam. 

9. The inclination of the line of draught for maximum efficiency 
increases with the road resistance, and as the fore-wheel diminishes. 
On the ordinary road it tends to the horizontal so far as vebicular 
construction permita. 

After further experiments he found :— 

Tires of 60 mm. were more destructive than those of 115 to 165, 
and about 115 isa maximum width. Morin also gave tables for 
wheel load and wheel diameters, which have been the basis uf 
practice ever since, bdt Morin was strongly criticised by Dupuit, 
who arrived at very different conclusions, pointing out errors in 
calculations, and inferring therefrom errors in preliminary calcula- 
tions. 

He found on uniform surfaces, such as macadam, that :— 

1. Resistance was as the load. 

2. Independent of tire breadth. 

3. Inversely as square root of wheel diameter. 

4. Independent of velocity. 

He found the mean tractive force to be 20 k. per 1,000 on paved 
and 30 on macadam roads, and only 6 on smooth flags and 10 on 
asphalt, and gave :: 1 : 4 : 6 as the resistance on rails, pavements 
and macadam respectively. He adopted 4,000 k. as the weight of 
a two-wheeled vehicle loaded. | 

Undulation was practically of no account. 


Leahy, in 1847, found traction to vary as the velocity squared, . 


and inversely as the square root of the cube of the wheel diameter. 
Generally he approved of Morin's deductions. 

M. Charié-Marsaines, inspector of roads and bridges, found that, 
as compared with macadam, а paved road gives less wear on 
harness, more wear on vehicles, and leas wear of horses. 

Michelin more recently found the economy of pneumatic tires 
practically one-third over iron tires, but solid rubber tires were less 
efficient than iron except on good dry pavement; and his results 
generally corroborate Morin. 

We look forward to the further report with interest. 


IMPROPER MATERIALS. 


"OngAP and nasty” is a term that has bt come ingrained into the 
English language, and we all know what it means. 

There is a certain line of cost below which any further reduction 
must be done at the expense of quality. A good shop system of 
manufacture represente the minimum of cost in one direction; any 
economy beyond that point must come out of materials, and cheaper 
material usually means reduced excellence. It must not be under- 
stood that cheap material is necessarily bad. A steel cylinder 18 
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better than a leaden one, and is also cheaper, but a cast-iron crane 
hook is certainly worse than a steel hook. Yet we are informed that 
such economies as making crane hooks that have not been forged 
out of the best possible material are practised by makers-—not, we 
are thankful to gay, in this country. 

An economy has followed on competition in the motor-car industry 
which has, in a very curious manner, diverted the course of trade. 
At one time motor-car makers were accustomed to place orders 
for well-forged mild steel crankshafts, axles, forks, gear-wheel 
blanks, and similar parts. This trade has fallen off, so far as regards 
orders from the car makers. Yet the people who did the forgings 
are still getting the work, and are probably as busy as ever. Is it 
to be inferred that there is something mysterious in this? By no 
means, К 

The car makers are all in keen competition. One man supplies 
malleable cast-iron parts and effects an economy. Others have to 
follow suit, and cars are now built up with these shoddy makeshifts 
in their motors. Yet the forgemen remain busy and do not receive 
orders from the car makers. The explanation is simple. The 
orders now pour in from the car-repair shops. The work costs 
more, because it is now made in less quantity, fewer similar pieces 
at once, and in the long run the innocent car user, who has already 
paid for a shoddy casting, bas now a heavy repair bill to meet, 
and all the initial saving is more than swallowed up, not to name 
the contingent expense of a breakdown of a car ina strange town. 
Cheap material in a motor car is the worst form of parsimony that 
it is possible to imagine. We would caution all would-be purchasers to 
see to it that when getting competitive prices they compare specifica- 
tions, and make special inquiries and demand guarantees that the 
parts of the motor are forged steel of well-hammered quality. If 
they do not do this they will probably find themselves stranded 
miles from home just 80 many times as their cars contain details of 
improper cheap material. After this painful process has been 
repeated sutliciently often, and all faulty details have broken and 
been properly replaced, the car owner will have paid for his 
experience in structural materials at a very high rate. 

The habits of the motor car makers are distinctly to be classed 
as those of the modern hustler. Cheapness is the first requisite. 
Men who cannot afford a horse and trap and servant think they can 
run to a motor car, and they try to get it cheap; the mekers 
give way to the attack and supply the cheap car with inferior parts, 
which proves so costly in the long run. In its very nature the 
motor car is so much heavier than we all think it ought to be, that 
there is a tendency to minimise weights as in a torpedo boat. But 
the torpedo boat is not skimped in material. Its motors are made 
of the best, and every care is supposed to be taken to see that the 
best really is secured. 

Now, starting from already minimised dimensions, the motor car 
is already quite slight enough, and it is quite unwarrantable to use 
anything less than the best of material. We cannot think, then, 
that any car maker can be so foolish as not to know that the cheap 
method of construction invites early and disastrous breakdown, 
even if the disaster only extends to an hotel bill at a strange town, 
a railway charge for carriage home, and a repair bill. To most men 
who buy a cheap car these extra charges аге at least a severe tax, 
and a tax not the more agreeable because due to what really amounts 
to little better than misrepresentation. The car maker knows, and 
ought to tell his customer. Malleable cast-iron may be tough, it 
may be capable of being heated and forged to some extent, but it 
bas no elongation and reduction of area on test, and it is an utterly 
uncertain and unreliable material to employ, whetber made in this 
couutry or in America, We know both sorts, and do not write with- 
out reason. 

Cast malleable is better than plain cast-iron. Its proper use is 
where cast-iron is a suitable material, and the maker or user wishes 
to do better. There it is justifiable, but it is never justitiable when 
used as u substitute for wrought-iron or steel, and much cast-steel is 
to-day so faulty, that it is not fit to use as a substitute for forgings. 
It is a thousand pities that, when purchasing supplies from America, 
the quality of materials and amount of tinish are not better known. 
Consulting engineers who are so punctilious in regard to Euglisb 

articles, are doing their best to kill English business, because they 
accept American goods without examination. They want English 
quality at American prices, and the American will be the first man 
to admit that it cannot be done. 


THE VELOCITY OF THE RONTGEN RAYS. 


Tut theory of the Röntgen rays, which, up to the present, 
has received most general acceptance is that of Stokes. 
According to Stokes’ theory, the Röntgen rays consist of 
irregular waves produced by the impact of cathode particles. 
The difference between Rontgen rays and light corresponds 
to the difference b»tween noise and music as produced by 
sonnd waves. If this theory is correct, we should expect the 
velocity of Röntgen rays to be the same as the velocity of 
light. This bas quite recently been shown to be the case by 
M. Blondlot, whose ingenious method of demonstrating this 
important result is described in the Complies Rendus of 
October 27th and November 2rd. It is well-known that the 
Röntgen rays dissociate the molecules of air through which 
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they pass, and thereby increase its electric conductivity. 
M. Blondlot took advantage of this property to determine 
the velocity of the Róntgen rays. The rays were caused to 
act upon the spark gap of a Hertz resonator, exited by 
another spark gap, in parallel with and lying between the 
focus tube and an induction coil. By suitably regulating 
the spark gap of the exciter, it ig possible to make the focus 
tube and the exciter work simultaneously, but the focus tube 
is extinguished immediately after the spark begins to pass, 
owing to the fall of potential between th: leads. The 
E.M.F. at the spark gap of the resonator is a quarter period 
behind the current in the exciter, and, consequently, it 
is necessary to delay the extinction of the Róntgen rays 
at the resonator gap, if they are to have any effect in making 
the spark brighter. This may be done in two ways :— 
(1) By increasing the distance between the resonator gap 
and the focus tube; (2) by increasing the length of the 
wires conveying the current waves between the exciter and 
the focus tube terminals. In the first case, the delay in the 
extinction of the Róntgen rays at the resonator gap is due 
to the time required by the rays to pass from the focus tube 
tothe gap. ln the second case, the delay is due to the 
time required by the electric waves to pass along the wires 
from the exciter to the focus tube. M. Blondlot adjusted 
the length of the wires and the distance of the focus tube 
till the maximum brightening of the resonator spark was 
obtained. Then he lengthened the wires and reduced the 
distance of the focus tube till the maximum brightening was 
again obtained. If the velocity of the Róntgen rays is the 
same as that of the electric waves in the wires, then the 
increase of the length of the wires should be the same as the 
reduction of the distance of the focus tube, Numerous 
experiments made by M. Blondlot showed these two dis- 
tances to be practically equal. "This shows that the velocity 
of Róntgen rays is the same as the velocity of Hertzian 
waves ina wire; and the latter is known to be the same as 
the velocity of light. 

The theory of Stokes receives strong confirmation from 
these experiments of M. Blondlot. Osborne Reynolds has 
recently propounded the theory (in his Rede lecture) that 
the Röntgen rays are longitudinal waves of the ether, and 
are thus distinguished from light waves, which are trans- 
verse. Röntgen rays as well as light waves are, according 
to his view, emitted by the sun, but the longitudinal rays 
are damped out very quickly, and do not therefore penetrate 
far into space. This is to be regretted, as we might have 
been able otherwise to have learned something of the internal 
constitution of Mercury and Venus. But, on the other 
hand, we are saved from too realistic views of tbe interiors 
of terrestrial objects. | 

If Reynolds' theory i8 right, the longitudinal waves which 
constitute Röntgen rays must be irregular, г.е., they must 
correspond to etheric noise, not to etheric music ; otherwise, 
as Stokes has shown, the Röntgen rays would be refrangible, 
which experiment has failed as yet to show. 

We have evidently of late been making some progress 
towards a knowledge of the real nature of the Röntgen rays, 
and M. Blondlot's experiments will undoubtedly contribute. 
greatly to this result. | 


ELECTRIC: HAULAGE ON CANALS. 


AT the ninth International Congress on Navigation, held 
this year at Düsseldorf, M. Léon Gérard read a paper deal- 
ing with the results obtained with electric traction on the 
Belgian canals. As the canal to which the paper parti- 
cularly refers is the one joining Charleroi and Brussels, it 
will not be out of place to give a few particulars of the 
electric system in operation on this waterway. 

The haulage system comprises a number cf small electric 
cars running along the ordinary towing path without rails, 
апа a few electric tug-boats for service on those parts of the 
canal where cars would be impracticable. The eentra 
station at Oisquerqe supplies three-phase current at a pres 
sure of 6,000 volts; three transformer sub-stations brin 
this pressure down (0.600 volte. The moto's both of the 
bos and the cars take the current from the overhead 
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conductors through three.separate trolleys. As the canal 
passes through a thickly-populated industrial district, part of 
the electric energy produced at Oisquerqe is supplied to the 
neighbouring factories for lighting and power purposes. 

The electrical installations of the French canals, mention 
of which is made in the course of the article, comprise two 
small generating stations, each containing four sets of 
50 H.P., and delivering direct current at a pressure of 
500 volts, The electric energy is used only for canal haulage 
-purposes. 

The efficiency of the motor cars, J., the relation of the 
work measured at the coupling-hook to the work done by 
the electric motor, averaged 0˙484 after a year's service. 
This is à better result than was obtained with the old style 
of tractor used on the Deule Canal in France, the average 
there being 0423. This improvement is entirely due to 
the superior construction of the car, as the tractors of both 
iustallations were built on the same principle. It is evident 
that the efficiency of the motorcar must vary inversely as 
the coeflicient of friction of the towing-path along which 
the car travels, and in this respect the French system is 
much in advance. The coeflieient of friction for the 
French towing-path amounts to 7s lbs. per ton, while the 
Belgian installation shows as much as 16:5 lbs. per ton. 
Consequently the mechanical efficiency of the Belgian motor 
car is slightly higher than that of the French machine, a 
fact that the above-given figures do not show. During the 
year 1901 the boat-mileage on the Charleroi-Brussels canal 
amounted to 127,731 miles, the number of kilowatt-hours 
as registered at the station switchboard to 517,629 ; this 
gives an average of 4:05 Kw.-hours per boat-mile (2:515 
Kw.-hours per boat-km.). This figure must necessarily 
include the quantity of energy consumed by the cars when 
travelling without a boat attached, the distance thus 
covered being estimated at about 20 per cent. of the total 
mileage. Running at a speed of 2*1 miles per hour under 
no load, the power supplied to the car, measured at the 
motor terminals, was 4,100 watts, the figure rising to 
4,850 watts when the car is towing & boat of 70 tons 
at the same speed. There is, therefore, a consumption of 
1:219 KW.-hours per boat-km. (1:93 Kw.-hours per boat- 
mile). Comparing this figure with the 2:515 KW.-bours 
(4°05 Kw.-hours per mile) given above, it becomes apparent 
that about half the energy is absorbed by line losses, trans- 
formers, «Cc. 

The price of the Kw.-hour supplied by the central station 
is valued at 0°09 fr. (0°5044.), the coal costing 15 fr. (12s.) 
per ton. 

The maintenance cost of the towing-path for 1901 
amounted to 15.275 fr. (£611) for labour, and 15,979 fr. 

£759 33. „d.) for material (gravel, Xc.), making a total of 
34,254 fr. (£1,370 38. 5d.). This shows an expenditure of 
1,903:02 fr. per km. (£124 11s. 2°4d. per mile), the total dis- 
tance being 18 km. 

Wheel-renewal of the tractors is also a big item, for 
the rims become very much worn after 10,000 km. 
(6,000 miles), and disappear entirely after travelling 
18,000 km. 

The 600-volt polyphase motors require but little outlay, 
unless the car should fall into the canal, which would 
necessitate the re-winding of the coils of about 3 per cent. of 
the motors. 

The total maintenance cost for 1901 was :— 


Workshop labour 
Laboar on towing path 
New material А 


3,552:60 fr. (£142 2s. 1d.) 
6,601 00 fr. (£264 Os. 9d.) 
2,34700 fr. (£93 178. 7d.) 


Total ы .. 12,500°60 fr. (£500 Os. 5d.) 
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Taking the total length of line as 18 km. (11 miles), the 
cost per km. amounts to 694°46 fr. (£45 98. 2'09d. per 
mile). 

Towing with Tractor Running on Ruils. Some experi- 
ments were made at Oisquerqc on an experimental track. 
The wheels of the motor car which usually runs on the 
towing-path were removed and replaced by tramway wheels, 
converting, therefore, the motor car to all intents and pur- 
poses into a locomotive. The rails were of the Vignoles 
type and were laid 0:32 m. (1yd.)apart. Nothwithstanding 
that guide-pulleys were used, and that the canalis about 


30 yds. from the track, it was found that the boats could be 
started in 45 seconds. Basing his arguments on the actual 
results obtained with motor care and on the results obtained 
with experimental tractors on rails, M. Leon Gérard is able 
to bring forward several interesting deductions, 

To haul a boat of 70 tons at a speed of 2:4 miles per 
hour 4,000 watts had to be supplied to the locomotive. 
The motor car working under the same conditions required 
4.850 watts, and its mean efficiency was 0'434; conse- 
quently the efficiency of the same apparatus on rails was :— 

0:484 x 4,856 
4,000 | 

Under no load the locomotive required 2,000 watts, about 
half the amount used by the motor car in the same circum- 
stances. For these two reasons the quantity cf electrical 
energy required was considerably less in the case of the 
locomotive system. Taking the case of an installation 
47 km. (29 miles) in length, on which the traffic would 
amount to 493,720 boat km. (306,601 boat miles), the annual 
cost of electric energy, amounting to 1,240,000 Kw.-hours 
with motor cars consuming on an average 2:515 Kw.-hours 
рег boat km., would be reduced to 991,000 xw.-hours when 
employing tractors on rails. If the cost were taken at 
0:09 fr. per KW.-hour, the annual saving realised would be 
47678 fr. per km. (£30 12s. per mile). 

Further, there is the possibility of reducing the size of the 
power house. According to M. Gerard, 270 Kw. could be 
replaced by 200 KW., which would correspond to a saving of 
2,488 fr. on interest and sinking fund (taken at 6:22 per 
cent.): per kilometre of canal, the annual charges would be 
diminished by 52°93 fr. 

The charges for maintenance of rolling stock may, as is 
the practice with tramways, be estimated at less than 30 per 
cent. of the maintenance charges of the motor cars. Con- 
sequently, these charges being fixed at 694746 fr. per km., the 
saving on locomotives would amount to 486°12 fr. (£31 4s. 
per mile). 

The maintenance of the towing-path for the motor cars, 
which is an exceeding iy heavy item, would be replaced by the 
charges for the maintenance of the track. This may be 
estimated at 4 per cent. of the value of the line, 8,000 fr. 
per km. ( £514 per mile), making 320 fr. per km. ( £20 108. 
per mile) ; hence a further saving of 1,583°02 fr. 

The total saving per kilometre would amount to :— 

476˙80 + 52:93 + 48612 + 1,583°02 = 2,5988; fr. 
(£167 per mile). 

Electric Tug- Bouls,.—M. Gérard states that, from a 
practical point of view, these tug-boats have been very eatis- 
factory. They are employed on that portion of the Belgian 
Canal which lies in the town of Hal, the length being from 
1 to 2 miles. Тһе boats have a capacity of 12 H. P., and 
draw only about 9 ft. of water. They are easily operated, 
and can move at a distance of 30 yards from the trolley line 
without difficulty. Their maximum speed is about 6 miles 
per hour. 

The following are the conclusions M. Gérard has drawn 
from his experiments :— 

1. That the“ motor-car " system of haulage is very unsatis- 
factory, owing to the heavy working and maintenance expen- 
diture, and to the amount of power required to overcome 


= (5825. 


the imperfections of the road. 


2. That the “locomotive” system of haulage is prac- 
ticable as far as both the economical and the technical sides 
of the question are concerned. 

3. That the **tug-boat" system has given good results, 
and is to be recommended for service on crowded and 
sinuous canals. 

4. That a lighting and power distribution scheme in con- 
junction with the traction installation would considerably 
increase the profits of the undertaking. 


Keighley.—The T.C. has passed almost unanimously 8 
scheme for application for powers to convert all the existing tram- 
ways for electric traction and to construct new lines at a total cost of 
£32,469. To an inquiry from the Mid-Yorkshire Tramways Co., Ltd., 
the Council has replied that it dissents from the company's Bill. 
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THE ATMOSPHERE OF THE CENTRAL 
LONDON RAILWAY. 


ACTING upon instructions received from the Li, Mail, 
Mr. D. A. Sutherland, F. I. C., F. C. S., Kc., has recently 
made a number of tests upon the proportion of carbon 
dioxide (carbonic acid gas) in the atmosphere of the Tube.” 


llis results are as follows: 
Parts of CO, 


No. of in 10,000 of 
analyses, air by vol. 
In street рай in e x Ao UD «ww 2:83 
During limited trojic — 
Oa platforms, 8.20 а.ш. ... am 3 4'23 
" 7 p.m. (Saturaay) ... 2 3 74 
In lift at Bank, 10.10am. ... "T 1 1:36 
In carriages from City, 9 a.m. 1 4:33 
РА to City, 1.20 p.m. 1 5:33 
During heavy бте 
On platforms, 4 to 7 pm. 7 11:04 
In carriages to City, 9 30 n.m. 1 16 65 
j to City, 4 tob p.m. ... 3 13°74 
from City, 6 to 6.45 p.m. 6 15:54 
" from City, maximum ... 1 20°46 


Commenting on these figures, Mr. Sutherland says: * the 
general conclusion te which I am forced to come is that the 
condition of the atmosphere of the Tube during the 
period of heavy traffic is insanitary and injurious to 
health.” 

During October, 1901, Dr. A. Wynter Blyth, Medical 
Officer of Health for Marylebone, made a number of similar 
determinations. Ніз figures ranged from 6°03 parts of 
carbon dioxide at the door of the sub-station at Notting Hill 
Gate to 10°7 parts on the Bank platform and in one of the 
lifts containing 33 people; with a maximum of 11°9 
parts in а carriage containing 27 people between Lancaster 
Gate and the Marble Arch. But just as Mr. Sutherland 
omits to say how many persons were in the carriage which 
he found to contain 20:5 parts of carbon dioxide, so Dr. 
Blyth has not informed us at what time of day his tests 
were made—and this is most important. If captiously 
inclined, we might be disposed to view Mr. Sutherland's 
determinations with some suspicion, because of his extremely 
low limit for the carbon dioxide in the open street. Ordinary 
good air contains about 3'4 parts of carbon dioxide 
(Fittbogen and Hasselbarth, and Farsky), with a minimum 
of 2:94 parts (Reiset) ; but the London atmosphere usually 
contains 4 parts, which may rise in anticyclonic weather to 
6, 5 being, perhaps, a fair average. On the whole, how- 
ever, we must accept both Dr. Blyth’s and Mr. Sutherland’s 
figures, accounting for the differences by differences in the 
time of day, different temperatures and different concentra- 
tions of traffic. 

In attempting to ascertain what amount of impurity in 
the atmosphere is actually injurious to health, we are met 
with what appears at first sight to be irreconcilable 
differences in the views held by the best authorities. By 
any process of combustion or respiration, oxygen is removed 
from the air at the same time that carbon dioxide is 
added to it; but the latter effect is more important to the 
human teing. Brown-Séquard and D'Arsonval, whose 
work, however, in another branch of this question has fallen 
into disrepute, have stated that human beings can actuaily 
tolerate without marked discomfort or permanent ill-effect 
air containing 20 parts of carbon dioxide for two or three 
hours at a time; and various other physiologists have 
found proportions of 4°0 parts (Marcet) or 8:0 parts. 
(Kronecker and Jordi) not to render air irrespirable. In 
the old experiments carried out by Angus Smith in 1869 
upon the atmosphere of the * Underground” in carriages 
between Gower Street and King’s Cross, the figures obtained 
ranged between 7:8 апа 33:8 (mean 14:5) parts of carbon 
dioxide per 10,000; while in theatres, &c., of the day he 
found up to 32 parts of the same impurity; and in metal 
mines where men were working, up to 199 parts per 10,000. 
At the same time that he carried out his above-mentioned tests 
Dr. Blyth also examined the atmosphere in other places. 
In the Metropolitan Tunnel between Gower Street and 
King's Cross he discovered 25:9 parts; in the Council 
chamber of the Marylebone Town Hall containing 56 
persons, he found 14:9 parts half-an-hour after a meeting 
had begun; and in a small room, 12 x 5 ft., with a 2 ft. 


gas burner alight, 33:3 parts of carbon dioxide. It will be 
seen that these maximum values all exceed those quoted by 
Mr. Sutherland, whereas Angus Smith's figures for the 
Underground and Dr. Blyth's value for the Council 
chamber are practically identical with Mr. Sutherland's mean 
for the Tube. Some determinations of the amount of 
carbon dioxide in the terribly overcrowded third-class 
carriages of our suburban steam railways would probably 
show astonishing figures; but the fact that other places of 
public resort are equally or more impure than the Tube is 
no proof of the perfection of the latter. It might be argued 
that the air of the Tube cannot be harmful to health because 
the hand-lamps used for signalling still burn freely; for it 
is now known that an average man can bear an atmosphere 
which extinguishes oil lamps—such extinction occurring 
when the air contains 15—16 per cent. of oxygen, 80—81 
per cent. of nitrogen, and 3 per cent. (. e., 300 parts per 
10,000) of carbon dioxide. This, indeed, is essentially the 
composition of human expired breath, which is fit for a 
second inspiration, though not desirable. 

Nevertheless, it must be honestly admitted that there is a 
physiological difference, or a difference partly physiological 
in cbaracter, between air contaminated with a certain per- 
centage of carbon dioxide evolved from human bodies, and 
air contaminated with the same percentage produced by the 
combustion of coal or gas. Richardson thought that oxygen 
was '" devitalised " by passage through the lungs, which is 
a chemical impossibility. Brown-Sequard and D'Arsonval 
believed the carbon dioxide of expiration to be accompanied 
by a specific poison; but, ın proper conditions of health 
and cleanliness, this has been proved incorrect, whence it 
should apparently follow that the carbon dioxide of com- 
bustion and of respiration must be ide tical physiologically 
as it is chemically. Still, the best authorities, such as Halli- 
burton, agree that air rendered so impure by respiration as 
to contain eight parts of carbon dioxide per 10,000 is very 
unwholesome ; other investigators putting the safe limit 
at 10 parts, and considering 50 parts to be quickly harmful. 
De Chaumont’s maximum degree of impurity—viz., six 
parts for occupied rooms—quoted by Mr. Sutherland, is now 
recognised to be too severe. Dr. Blyth suggests three parts 
more than that contained in the outside air as a fair pro- 
portion, four parts more than the atmosphere being the 
ultimate limit. As the natural London atmosphere may 
contain six parts, this also gives 10 as the outside figure for 
an atmosphere which is to be bresthed for any considerable 
period of time. Idiosyncrasy and habit play so large a part 
in all questions of this kind that it is extremely difficult to 
lay down conditions at once fuir to the company, to the 
average member of the public, and to the sickly or neurotic 
individual. Probably 10 parts of carbon dioxide per 
10,000 meets all cases, and upon this basis we shall argue. 

The atmosphere of the C. L. R., unlike that of the Under- 
ground. or of a gas-lighted church or theatre, is contaminated 
wholly by human exhalations. It has to include among its 
passengers a very large proportion of the “great unwashed.” 
The exhalations of the man who is healthy and clean in 
person and raiment contain nothing worse than pure carbon 
dioxide ; but those of the individuals whose skin is uncleansed, 
whose attire is saturated with stale perspiration, and whose 
teeth and digestive organs are out of order, are exceedingly 
offensive to the nostrils. Cases of infectious disease, of 
course, excluded, it is not at all probable that such exhalations 
are specifically toxic; but by long-continued inspiration they 
produce lassitude, and eventually an:mia, a condition in 
which everybody becomes more liable to specific contagion. 
Even in small doses, 80 intimate is the connection between 
brain and body, a nauseous odour of human origin upsets the 
stomach of a nervous person, and makes bim ill by sheer 
disgust if not by an involuntary act of self. protection; 
although that odour may fail to affect the man of average 
strength. "There are people who cannot travel in train, tram 
or omnibus, for this reason alone, as every physician knows ; 
but common sense tells us that the cause is subjective rather 
than objective, It cannot be denied that the atmosphere of 
the C. L. R. is competent to produce does occasionly pro- 
duce—half-mental, half-physiological distress to specially 
sensitive human beings, women in particular. The figures 
given by Mr. Sutherland as well as Dr. Blyth's solitary 
determination in a tube train explain this ; for, unfortu- 
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nately, they show that at least inside the carriages at the 
busiest times of the day the atmosphere of the C.L.R. 
exceeds the permissible limit of impurity. The objection to 
it is not to be based so much on the high proportion of 
carbon dioxide, which of itself is a relatively innocuous sub- 
stance, as on the quantity of odoriferous organised matter 
with which the carbon dioxide is accompanied, and of which, 
in the present state of chemical physiology, the proportion 
of carbon dioxide is almost the only quantitative symbol. 

It may be argued for the company that if, as we are 
informed, there is only 2 per cent. of illness among the 500 
employés who are at work all day long in the tube, the 
atmosphere cannot be bad enongh to affect the most delicate 
passenger, who spends 30 minutes underground at the 
utmost, The men, however, are in the tube itself: the 
gravamen of the charge brought against the railway depends 
on the composition of the air within the carriages. If better 
exchange of air as between the coaches and the tunnels could 
be brought about without the causation of severe draughts, 
the essence of the Daily Mails complaint would be 
removed. 

We believe that the owners of the C. L. R. are keenly alive 
to the situation, and have not been waiting for a daily paper 
to teach them their business. 
doing everything that is possible, all that engineering and 
scientific skill can suggest to make the atmosphere more 
pure. There is probibly no branch of applied science so 
obscure and complicated as that of ventilation: and the 
ventilation of a tunnel, 6 miles long, and 60 to 90 ft. below 
ground, with its numerous apertures not placed just where 
Ventilating engineers would like them, and not constructed 
in the best manner to act as simple ventilating shafts—a 
tunnel in which the production of “ humanised’’ carbon 
dioxide has exceeded all expectations “—was a problem of 
unparalleled magnitude before tke inception of deep level 
electric railways. Since the date of Dr. Blyth's investiga- 
tion, the fan at Shepherd's Bush has been erected. It is 
calculated to extract 100,000 cub. ft. per minute, or to 
renew the whole atmosphere of the Tube iu an hour. Unfor- 
tunately, the full effect can only be felt at night, when all 
intermediate apertures between the Dank and the fan inlet 
are closed ; in the daytime there will be * leakage” at each 
station, and therefore this fan alone, even aided by that at 
Nottine Hill, will not serve to maintain the atmosphere all 
day long at the carly morning purity, But the company 
is also about to instal an air compressor at the Bank, 
which will lead fresh air under pressure into the 
dead end of the Tube, and this should make a great 
difference in the atmosphere at the City end. Seeing that 
the wayside inlets to the Tube cannot be closed during the 
day, it would appear that the plan of driving fresh air in 
should be more economical than that of drawing etale air out ; 
because all the fresh air must enter. while the fan may 
exhaust a considerable proportion of fresh air which has 
only just been admitted by the stairways of the nearest 
Etation. 

The principle on which the line is built, each train acting 
as a piston in its own tube, is vastly superior to that of the 
Underground, and Dr. Blyth's tests, which indicate a maxi- 
mum velocity of the air current set up by an approaching 
train of 5/79 miles per hour, show that the principle works. 
In theory, the advancing train should push the foul air up 
the lift wells and staircases, &c., to the street; in practice, 
the train drives much of it into the other tube riá the cross 
connections at the stations, and into the next section of the 
same tube; in other words, as Dr. Blyth says, the tunnel 
air is diluted, but the whole of it is never swept out (J., 
by the movements of the trains only). It would seem ques- 
tionable whether in the original design of the stations suffi- 
cient care was bestowed upon a full utilisation of the air 
currents produced by the trains, with the object of 
minimising this wasteful backward and forward move- 
ment. Now that the line is built, we should not venture 
to say thut any alteration in this direction is possible; 
even in the first instance it would have been an extremely 
difficult matter to arrange without the aid of doors 
acd automatic partitions, Still, when the plans for future 


them in two periods of some two hours egen. 
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tube railways are being prepared, our most competent and 
experienced ventilating engineers ought to be consulted to 
вее if there is no way of deriving full advantage from the 
elegant method of making each train its own air-pump with- 
out the high proportion of leakage which undoubtedly 
exists on the C.L.R., and yet without the employment of 
an impossibly complicated system of air-tight doors. 

We cannot honestly say that we are satistied with the condi- 
tion of the Tube atmosphere at the busiest times of the day ; 
but, on the other hand, we fail to feel the symptoms of 
panic which the article in the Daily Mail is apparently 
intended to impart. We presume that our authorities have 
power to prosecute the directors of the Tube on a charge of 
manslaughter at least if they allow their employés to be 
suffocated. We cannot be expected to believe that members 
of the public have only the foresight and devotion of the 
Daily Mail between them and wholesale massacre. But 
when we find that the C.L.R. is asphyxiating its men by 
making them remain in a toxic atmosphere for eight hours 
or more a day, we shall begin to consider more seriously 
whether its passengers are being ruined in health by their 
two daily journeys of half an hour each. 


BUSINESS NOTES. 


Otis Elevators.—Lord Cadogan has recently had one of 
the Otis“ electric elevators fitted at Chelsea House. These lifts 
have also been adopted by Sir H. Seymour Ring at 9, Pall Mall; 
the Duchess of Marlborough at Blandford House; the Hon. F. D. 
Smith at 3, Grosvenor Plage; Lord Wimborne at Wimborne House; 
and Lord Wolverton at 20, St. James's Place. 


Killarney.—In the Dublin Court last week, before 
the Master of the Rolle, the case of Callender's Cable Co. т. Kil- 
larney Electric Lighting Co. was heard. The action was brought 
by plaintiffs to wind up the company. Mr. Goodman bad been 
appointed receiver, and since his appointment, certain claims had 
been made on him for debts and liabilities incurred previous to his 
taking up oflice. The plaintiffs sought to recover money due to 
them, but the Master of the Rolls only ordered £10 to be paid to 
the Board of Works, and other debts to stand over. 


Rowland Carr & Co.— This firm has obtained the 
sub-contract for the cast-iron bases in connection with the lighting 
and traction work at Buenos Ayres; also the order for the necessary 
cast-iron pipes in connection with the traction work at Barrow-in- 
Furness, which is being carried out by the British Insulated Wire 
Co. Messrs. Carr are also supplying the refined Trinidad bitumen 
for embedding the cables underground at present being laid at 
Bexley, Kent, by the contrac*ors, the Anchor Cable Co. 


A Carbon Gauge.—We have received from the Union 
Electric Co., Ltd., one of their Ађеат ” carbon gauges, specially 
adapted for measuring the diameter of carbons up to 30 mm., and 
marked in millimetres only. It is only 11 in. in length, and fits 


easily into the waistcoat pocket. Itis a most serviceable and 
acceptable article. 


Germany.—Messrs. Siemens & Halske, of Berlin, are 
declaring a dividend of only 4 per cent. for the past financial year, 
as compared with 8 per cent. in the preceding 12 months. 


The Education Bill.—The St. Bride’s Press, Ltd., will 
publish on the first day of the New Yeara weekly paper,to bé - 
called Education: Primary, Secondary and Technical, which will 


deal mainly with the work of the authorities under the Education 
Bill. 


Annual Dinner.—The engineering staff of the B.E.T. 
Co., who are the lessees of the Croydon Corporation Tramways, held 
their second annual dinner and smoking concert on Saturday evening 
at the Wheatsheaf Hotel, Croydon. Mr. J. P. Spurway, the com- 
pany s resident engineer, occupied the chair. 


Damages for a Lift Accident.—At Birmingham 
Assizes on December 16th, Messrs. Archibald Smith & Stevens, 
electrical engineers, were ordered to pay £300 damages to John Geo. 
Morgan for injuries sustained through а lift desceading without 
warning. Stay of execution was refused. 


Calcium  Carbide,—The Geschäftsstelle Vereinigter 
Carbidfabriken, of Landgrabenstrasse, 97—100, Nuremburg, 
Germany, has opeued a competition for the best method of packing 
calcium carbide. Two prizes of £50 and £25 respectively are being 
offered, and the compet.tion will remain open until March let next. 
The packing method to be selected must comply with existing 
railway and shipping regulations, cheap, simple, water and air- 
tight, &c. 


change of Address.— Tuo office of the Bradford Cor- 
poration electrical engineer bas tecn removed to Whitaker 
Buildings, Victoria Squire, Prad'ord. 
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Catalogues and Lists. — A small pamphlet has been 
issued by the Improvep ELECTRIC Grow Lamp Co., LTD., on the 
subject of reflector lamps, especially the I. E. G. silvered lamps. 

The WESTINGHOUSE BRAKE Co. has sent us an illustrated 
pamphlet showing and describing the Westinghouse electric 
semaphore signal. 

No. 51 of Messrs. VERITVS' circulars gives an account of the firm's 
electric organ-blowing outfits equipped with the Aston-Lundell 
motor and self contained worm gear. Prices of the different parts 
of an outfit are given, also a diagram showing the arrangement of a 
complete equipment. Some notes appeared of the horse-power 
required to drive bellows. 

Messrs. J. HOLDEN & Co., of Paris, who are represented in this 
country by Mr. E. Roubier, of 49, Sydney Street, South Kensington, 
S.W., have placed before us a couple of illustrated pamphlets 
relating to the Max ” indestructible electric accumulator for auto- 
mobiles, launch, submarine boats, lighting, ignition and other 
purposes. 

A circular of electric foot-warmers has been sent to us by MESSRS. 
MILLINGTON & Everitt, of King’s Parade, Cambridge. 

The NU BROTHERTON TUBE Co., Lrp..of Wolverhampton, has just 
brought out a cheap seamless solid-drawn steel conduit for electric 
lighting, which is claimed to possess special advantages where a water- 
tight installation is desirable. A small list has been issued relating 
to same, aud a copy will be sent on application. 

We have received a most novel and interesting wall calendar for 
1903 from Myssns. W. T. Grover & Co, LTD., of Manchester. It 
is a tear-off sheet calendar, and on each day's slip there appears a 
quotation from the J/’roccedings of the Institution of Electrical 
Engineers and other sources, of interest to professional men; a 
number of photographic reproductions showing Glover cable-laying 
operations 1n different towns are interleaved. The compilation of 
the reading matter represents a great deal of labour on the part of 
somebody, and he will be rewarded by knowing that electrical 
engineers will be eager to allow this wall calendar to have the 
position of honour for the next 12 months, for it is essentially the 
electrical engineer's calendar. 

The Varor Co., LTD., of Aston Cross, Birmingham, has sent us 


lists of its Filtrali” automatic waste oil filters for electric light 


stations, also its patent oil cabinets for engine rooms. А third list 
is a sheet of illustrations showing oil cans, tanks, and various 
other tin and iron plate manufactures. The Valor Co. also supplies 
drop forgines in iron and steel. 


Bankruptcy Proceedings, —The public examination of 
Alfred Percy Archibald Hunt, electrical engineer, of Southport, 
took place at the sitting of Liverpool Bankruptey Court on 
December 15th before Mr. Registrar Bellringer. The accounts 
showed liabilities amounting to 4354, and assets, valuing the busi- 
ness at Southport as a going concern, £415. In reply to the Official 
Receiver, the debtor admitted that several creditors had been 
omitted from the statement, because he believed these did not 
intend to press their debts. He estimated his stock to be worth 
£50, and the fixtures, fittings, &c, 4280. He had found that he 
had spent too much in fitting up his place of business, and had not 
left enough capital to work upon. Не commenced business about 
seven years ago at Liverpool with a capital of £125. Six months 
after commencing on his own account he took into partnership Mr. 
H. Dangerfield, of Bradford, whofound £200. Mr. Daugertield retired 
last March, the debtor gave him a promissory note for his £200, to 
bear interest at 1? per cent. He was now a creditor for the full 
amount. In addition to the shops at Liverpool aud Southport, 
they also had a place in London and works at Acton. The two 
latter were given up about two years and à half ago. He admitted 
that the London and Acton addresses appeared on the Liverpool and 
Southport billheads after the places were discontinued, but he denied 
that this was done with any intention to deceive. lt had been his 
intention when tne billheads were printed to make the London 


establishment hia headquarters. The examination was adjourned 


until January 15th, leave being given for the amendment of the 
statement of affairs. 

The case of Wm. Peter Durtnall, electrical and mechanical engi- 
neer, came before Mr. Registrar Hope at the London Bankruptcy 
Court on 18th inst. in relation to the public examination of the 
debtor, who was brought to the Court on November 8th upon the 
petition of creditors. The particulars of the case appeared in our 
issue of November "Sth, the failure being chiefly ascribed to loss 
on a contract the debtor entered into last September for electric 
light and power with Messrs, Wyman & Sons, Ltd., of Reading, at 
the price of 41,800. Mr. G. W. Chapman, Official Receiver, 
reported that the debtor had not yet filed the statement of his 
affairs, and no reason has been given for the delay. Under those 
circumstauces he asked for the examination to be adjourned until the 
next sittings, and for an order upon the debtor to file the accounts 
within a week. The learned Registrar granted the application, and 
adjourned the hearing until January 15th next. 

At Sheilield Bankruptey Court on Thursday last week, the 
examination of Tnos. Edward Morgan, electrical engineer, of 367, 
Eccleshall Road, Sheffield, was adjourned until January 15th. 


Dissolutions and Liquidations,—Messrs. L. Marston 
and R. H. Jones (Marston & Jones, electrical and mechanical 
engineers, C8, Birmingham Road, West Bromwich), have dissolved 
partnership. 

A circular has been issued by the board of the Coventry Electric 
Lighting and Engincering Co. calling a special meeting for the 
purpose of considering a resolution to wind up voluntarily, and 
appointing a liquidator. 


The Electrical Copper Co. is winding up voluntarily with Mr. 
G. Trevert, of 1, Abchurch Yard, E.C., as liquidator. 

The Electrical Power Distribution Co. is winding up voluntarily 
for the purposes of the absorption by the B.E.T. Co., announced 
some time ago. 


Trade Announcement.— Messrs. Н. V. Kramer & Co., 
of Bath, have issued a new illustrated list of their small three-phase 
motors with ball bearings. They have now opened, in addition to : 
the Bath aad Manchester branches, offices in Glasgow at 110, 
Brunswick Street, and in London at 9 and 10, Wells Street. 


ELECTRIC LIGHT AND POWER NOTES. 


Amersham.—The R.D.C. has given assent to the 
application of the Uxbridge and District Electric Supply Co. for a 
prov. order, to extend its area of supply to the Cnalfonts and other 
parisbes in Herts. and Middlesex. 


Austria.—aA central electric lighting station has just 
been completed in the town of Lilienfeld. The electrical part of 
the work was supplied by the Austrian Union Electrica! Co., of 
Vienna, and the turbines—water-power being utilised— by Messrs. 
Ganz & Co., of Buda-Pesth. 


Bath.—The City Council has resolved that Mr. Manville 
be engaged to advise the authority upon the electricity works exten- 
sions which should be carried out forthwith, Mr. Teague being 
associated with him in tze execution of the work. 

Brizhton.— Before sanctioning a loan of £375 for 
illuminating the entrance to the Aquarium by electricity, the 
L.G.B. has asked fora detailed estimate of the cost, showiug the 
number aud kind of lamps to be used. The T.C., while instracting 
the electrical engincer (Mr. J. Christie) to supply the infcr.nation, 
has decided to proceed with the work without waiting for the 
sanction for the loan. 


Briton Ferry (Glam.).— The D.C. has appointed Messrs. 
Lewis & Fletcher, Cardiff, as consulting engineers in connection 
with the plans for the supply of electricity for the town. 


Brixhain.—The ratepayers have decided that the U.D.C. 
shall apply for a prov. order forthe establisument of electric light 
works, instead of entering into an agreement with Messrs. Crompton 
and Co., cr purchasing the gas works. 


Саппоск. — Ге U. D.C. is asking ће B. of T. to extend 
the time for utilising the Council's powers in respect to the pro— 
vision of the electric light under the prov. order for a further period 
of 12 months. 


Cardiff.—So many applications for the supply of elec- 
tricity are being received by the Corporation from private con- 
sumers, that the electrical department is finding it difficult to cope 
with the demand. Respecting the negotiations with the Board of 
Guardians for an installation at the workhouse, Mr. Ellis „has 
recommended a charge of 3d. per unit for an annual consumption 
of 25,000 units, with an additional charge of `d. per unit for every 
1,000 units below that figure, all units for the first, second and third 
quarters to be charged at 3d. per unit, and at the end of the year, 
should the consumption not reach the minimum, the account to be 
adjusted according to the scale. The Cardiff Railway Co. has 
declined the rates offered by the Corporation for supplying elec- 
tricity to the Bute Docks. Mr. Ellis has recommeuded a prepay- 
ment meter for small consumers at the rate of Gd. per unit, which 
would obviate the minimum charge of 15s. +d. per quarter as meter 
rent, and the committee has cecided to adopt the slct-meter system. 


Chesterton,—The R.D.C. on December 18th passed a 
resolution consenting to the application of the Cambridge Hlectric 
Supply Co., Ltd., for a prov. order authorising the company to 
supply electricity in the parishes of Cherryhinton, Coton, Fen 
Ditton, Girton, Grantchester, Great Shelford, Histon, Impington and 
Trumpiagton. 


Colwyn Bay,—It has been resolved to apply for sanction 
to borrow £2,630 for electricity works extension. 


Coventry,—1n the last hali-yearly report of tne Coventry 
electric light undertaking there is a devided financial improve- 
ment. The trading for the half-year ended September 30th, as 
compared with the same period of 1901, shows a saving of £941. 
In other words, the demand on the rate is £1,082, instead of £2,023. 
Considerable economies have been etiected. The cost of generation 
bas been reduced from £2,151 to £1,572, and some 30 per cent. 
more electricity has been sold. The works costs amounted to 161d. 
per unit metered, and the total cost of production to 2°54d.; but the 
heavy standing charges, with a trifle for maintenance of public 
lamps, bring the total cost per unit slightly over 6d. The manager 
of the works, Mr. J. A. Jeckell, bas reported to the Corporation at 
considerable length with regard to the working economies which he 
has succeeded in effecting, and the increase of the supply to motors, 
which he is pushing energetically. The horse-power of motors con- 
nected and applied for since his appointment has now reached over 
184 нр., the demand being considerably assisted by the prospect of 
a two-phase supply in the near future, the plant for which is in 
place at the works. Tke capacity of the plant has been increased 
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from 550 to 1,500 KW., and the cost per kilowatt of earning capacity 
has been decreased from £217 to £126. Mr. Jeckell is making a 
brave uphill fight, and we congratulate him on the success so far 
achieved. 

Before the Coventry Engineering Society on Friday evening, 
Mr. Jeckcll gave an interesting lecture on “The Generation and 
Use of Electrical Energy." Mr. Jeckell first dealc with the price 
at which the illuminaut can be sold, and said that, if charged for on 
the maximum demand method, there is likely to be по great differ- 
ence between the cost of electricity and that of other means of 1llu- 
mination ; in fact, to what are known as thelong-hour customers, the 
price is more favourable tban that of any other illuminant. Electric 
heating was brielly touched upon, and the subject of electric driving 
of factories was discussed at length, after which Mr. Jeckell 
exhibited slides showing the station at South Shields, which he 
regafded as one of the most up-to-date stations in the United 
Kingdom. At the close of the lecture. Mr. Jeckell was accorded a 
hearty vote of thanks, On Saturday the Society visited the Coventry 
Electricity Works. 


Bartiord.—The C. D. C. has adopted alternative terms 
for wiring consumers’ premises. If the consumers desire to pur- 
chase outright, only cost price is charged, and the alternative terms 
are a rental of 1s. 3d. per annum on each £1 expended. This is very 
nice for the customers; but what say those ratepayers who are 
also wiring contractors ? 


YValkirk.—The T.C. has approved of a proposal from the 
ЕТ. Committee and the Lighting Committee to introduce Nernst 
lamps, by fitting these to the present lamp standards in High 


Station Road. If this system of lighting turns out well, it may be | 


adopted all over the town. Zach lamp is estimated to cost 55s. for 
everything, while, at the present time, each costs about 30s. for gas 
alone, and thereare the lamps and the wages of lamp-lighters a3 well 
to vay for. 


Fleetwood.—The U. D.C. has decided to light the public 
slaughter houses by electricity, and to erect 24 new electric lamps 
for street lighting. 


Foot's Cray.—The, U. D.C. has requested Messrs. Preece 
and Cardew to submit an independent report upon the Woolwich 
and Bexley schemes for supplying Sidcup with electricity in bulk. 


Gainsborough.—The U.D.C. has decided to abandon for 
the present the proposed application to the B. of T. for a prov. order 
to supply electricity in the town. Two companies which had given 
notices of their intentions to apply for a similar order have inti- 
mated that they are not proceeding with their applications. 


Hove.—On Saturday last the B. of T. held an inquiry 
respecting the application of the Hove Electric Lighting Co. for 
power to compulsorily raise the supply pressure from 110 to 220 
volts. It was stated on behalf of the company that out of 1,038 
consumers, 919 had already taken a supply at 220 volts, and there 
were 119 still on the lower pressure, of whom 23 had agreed to 
make the change, subject to the necessary permission of the Town 
Council. As compensation for the change, the company agreed to 
decrease the price of the first-hour units by 1d. It was intimated, 
however, that as soon as the increased voltage came into force, the 
directors of the company would see their way to make a substantial 
reduction in the charge for electricity. 


Hudderstield. — The Corporation has received the 
sanction of the L.G.B. to borrow £5,000 for the purchase of motors 
and appliances. Ata mecting of the Council on 17th inst. it was 
resolved to make an application to the B. of T. for a prov. order to 
supply electricity to the adjoining urban district of Linthwaite. 


Ipswieh.—The T.C. has received from the L. G. B. 


eanction to borrow £69,000 for E.L. purposes. It is proposed, when 
the supply is commenced, to supply energy at 6d. per unit 
for lighting, and 2d. for power. October lst next is given as 
the date when it is hoped to commence the supply. 


Kingston,—The T.C. has resolved that Mr. H. К. J. 


Burstall be appointed to report on the electricity undertaking, at a 
fee of 100 guineas. It was further resolved to apply for sanction 
to borrow £7,784, to cover liabilities which have been incurred by 
the committee in excess of the loans already sanctioned. 


Lambton Castle.—A new E.L. plant has been fitted 
up at Lambton Castle for Lord Durham, under the direction of 
the resident electrical engineer, Mr. J. D. Murray. The 
dynamos were supplied by Messrs. Crompton & Co., and the com- 
pound vertical engines by Mesers. Belliss & Morcom, Ltd. In the 
Castle there are 1,000 lights. 


Leeds.—A Sub-Committee of the Corporation Lighting 
Committee is considering schemes and estimates for lighting all the 
tramway routes within a radius of a mile from Boar Lane with arc 
lamps. 


London.—Sr. Paxcras.—The electrical engineer of the 
Borough Council (Mr. S. W. Baynes), in a report presented to the 
Council last week, advised toat the Electricity Committee should 
light all streets having distributing mains by electricity, and with 
incandescent gas only those streets wherein distributing mains are 
not likely to be laid. Consideration of the report was deferred. 


HaMMERSMITH.—The Corporation has passed a resolution 
approving of the renewal of the L. C. C.'s application to Parliament 
to enable the Councils of the Metropolitan Boroughs to wire and 
fit consumers' premises for electric light, and to obtain loans for 
that purpose. | 

Hackney.—The total amount expended up ќо date by the 
Borough Council on capital account for electric lighting is 
£294,427. In addition, a loan for £25,000 is about to be taken up 
for the purpose of iucreasing the generating plant. 


Maidenhead.— The E.L. works were opened on Decem- 
ber 17th by Mr. Ernest Gardner, M.P., who, in the presence of 
the Mayors of Maidenhead, Henley-on-Thames and Windsor, and 
other leading residents of the district, started the engines and 
dynamos. There are already 4,500 lamps connected. 


Maidstone.—The T.C. has decided to convert into 


electric lamps all the existing lamps which are within 60 ft. of the 
mains. 


Newcastle-on-Tyne.—The Newcastle and District 
Electric Lighting Co. has just made ап important addition to its 
plant by the installation of two new direct-current turbo-generators, 
which have been constructed by Messrs. C. A. Parsons & Co., of the 
Heaton Works. The two generators are each of 1,000 Kw. capacity, 
the electromotive force being 500 volts, and the speed about 1,800 
revoiutions per minute. The generators are of the tandem form, 
with two dynamos each of 500 kw. capacity. The armatures are 
interchangeable, and the dynamos can be run independently of one 
another if necessary. The turbine itself is of the maker's latest 
improved construction, and is arranged for the full expansion of 
steam from the boiler pressure to that corr^sponding to within 1 in. 
of the barometer. The admission gear works in conjunction with 
an electrical solenoid, the latter maintaining automatically constant 
voltage at all loads, and so quick is the response to any change of 
load that it is easy to maintain the pressure within 2 per cent. of 
the normal. The dynamos are of the latest type and embody all 
improvements. Tue floor space occupied by each machine is 
38 ft. 6 in. by G ft. or 231 sq. ft. 

The Newcastle Lighting Committee is so well satisfied with the 
light given from the electric lamps on the tramway routes, that it is 
considering the cost of lighting the whole of the tramcar lines 
throughout the city by means of the electric light. 


Rhondda Valley.—The South Wales Power Co. has 
notified the L.C. of the line of route on which it proposes to lay 
electric mains, and the D.C. has referred the whole matter to com- 
mittee, with power to call in an expert. 


Sowerby Bridge.—The C. D.C. has decided to consider 
the advisability of introducing electric lighting into the town, 
either by obtaining & supply of electricity from Halifax Corporation 
or by establishing its own works. 


Strood.— The R. D.C. on December 17th decided to assent 


tothe scheme of the Kent Electric Power Co. 


Tipton.—A deadlock has arisen between the District 
Council and the Midland Electric Corporation, whose works are 
situated at Ocker Hill, in reference to the supply of electricity to 
private consumers, Some time ago an agreement was entered into 
between the Council and the Corporation, by which the latter 
undertook to supply the former with electricity in bulk at a stipu- 
lated price, and the Council considered that it was free to supply 
customers, out of which transaction it was proposed to make a profit. 
The Corporation, however, has put an entirely different construc- 
tion on the agreement, which it contends has only reference to sup- 
plying the Council with current for its own use, and as it holds an 
Act to supply private consumers, it declines to allow the point to go 
to arbitration, although it is prepared for the question of the price 
per unit to be decided by a B. of T. arbitrator in the event of any 
dispute. 


Tiverton.—In consequence of the В. of T. threatening 
to revoke its prov. order, tbe T.C. has received offers from four com- 
panies for leasing the order. 


Walton.—The U.D.C. has decided to make application for 


a prov. order for the supply of electrical energy for public and 
private purposes. 


Warmley.—The R.D.C. has decided to apply for a prov. 


order for the whole of the Council's area. 


ELECTRIC TRACTION NOTES. 


Bournemouth. — The Corporation Tramways, which 
cover about four miles of route, one-fourth of which, through 
the centre of the town, has been constructed on the side- 
slot system, were opened on 18th inst. It is stated that 
the conduit line has not yet been inspected by the Board of 


a 0 ч Be 8% o 9m . 


Vol 51. No. 1,309, Окскмвкв 26,1902] THE ELECTRICAL REVIEW. 


1069 


Trade, but the Corporation was anxious to secure the Christmas 
traffic, which is always large in Bournemouth, and commenced 
running after two test trials over the route. 


Cheshire Lines.—The railway companies forming the 
Cheshire Lines Committee have (says a financial contemporary ) 
deposited their Bill for introduction into Parliament next session. 
The Committee propose to construct nearly a mile of new ;lires for 
the purpcse of connecting their Liverpool and Manchester Railway 
with the Liverpool Overhead Railway. The new line will run from 
the Herculaneum Dock station of the Overhead Railway toa point 
near the St. Michael's station of the Cheshire Lines Committee. 
This connecting link isto be treated as part cf the undertaking 
of the Committee, who also ask for running powers over the whole 
of the Liverpool Overhead Railway, together with the right to use 
all stations, electric current appliauces, and all conveniences 
connected with that railway. . 


Douglas (Isle of Man).— The seventh annual meeting 
of the shareholders of the Douglas Southern Electric Tramways 
was held at Manchester on Thursday last week. Mr. J. T. 
Hutchinson presided. The report, which was tubmitted for 
adoption, stated tbat the gross earnings cf the company had been 
£4,732, a3 against £5,076, a decrease of £293, and the net profit 
was £1,052, against £2,042. The directors recommended a dividend 
ct 6 percent. upon the 7 per cent. preference -hares. The report 
was adopted. 


Dover.—The Town Council has decided to apply for a 
loan of £1,250 for the extension of the electric tramways, and 
£573 for a new car. 


France.—4A system of electric tramways has lately been 
completed and put in operation in the town of Rodez (Aveyron 
department). Tbe plant at the power station comprises two 180- 
H.P. Sulzer engines and dynamos. 


Handsworth.— The U.D.C. bas decided to support the 
Bill of the B.E.T. Co., by which desirable electric tramway com- 
munication with the district will be obtained. 


Hove.—In spite of the rather amusing and unique 
circumstance announced in our pages a fortnight ago where an 
Alderman voted for the Council's scheme wren he intended to do 
otherwise, and thus made all the difference as to whether the 
Council could go forward with their Bill or not, the s»heme has 
passed the further stage of the statutory meeting of ratepayers. 
Mr. W. G. Frazer, who has all along been agitating against the 
Council, demanded a poll of the whole town ; this has yet to come, 
but the opinion generally is that the “tram advocates" will obtain 
a majority. 


Huddersfield.—The Tramways Committee has decided 
that five new cars now on order shall be fitted with the British 
Electric Car Co.’s trucks. 1; was ordered that Hudson life-guards 
be fitted to a number of cars at £6 per car. The consideration of 
the conversion of bogie cars into four-wheel cars, and the appli- 
cation of magnetic brakes to such converted cars, was adjourned. 

The Finance Committee has been recommerded to insure the 
tramway employés under the Employers’ Liability Act. The total 
car receipts for October last amouuted to £4,685, and for November 
last to £4,331. Two routes were partly closed for reconstruction. 


Johannesburg.—The Westminster Gazelle says that the 
consulting electrical engineers hive submitted an exhaustive 
report to the Town Council, recommending the laying down of 
23 miles of double track electric tramway and a new lighting 
plant. The total capital required for the combined undertaking is 
£1,240,000. 


Liverpeol.—On Friday last a conference, which was 
attended by influential residents in South Lancashire towns, 
took place at the Town Hall, Liverpool, the subject for considera- 
tion being the carriage of goods on the electric tramways of 
Lancashire. The conference bad been convened by Mr. Alderman 
Petrie, as chairman of the special committee of the Liverpool 
Corporation Tramways Committee, which had been appointed to 
consider the question of carrying merchandise on the tramways. 
After an interchange of views on the subject, Mr. W. B. Hulton 
moved, and Dr. Sephton (Atherton; seconded, the following 
resolution :— 


That this meeting of gentlemen connected with various towns of South 
Lanesshire, and the County Council of Lancashire, approves of the principle 
of the scheme for the transport of merchandise from the Liverpool decks to 
the towns of South Lancashire by means of the Liverpool Corporation and 
other tramways, and recommends that a committee be appointed to consider 
the details of the scheme, and with authority to take such action in the matter 
as they, in their opinion, may think desirable in the interests of the scheme. 


The resolution was unanimously adopted. 

Mr. Councillor Lloyd (Liverpool) then moved that a committee 
of 23 members, representing the industrial centres of the county, 
with power to add to their number, be formed. Alderman F. 
Smith seconded. The resolution was adopted unanimously. A 
meeting of the newly-formed committee followed the conference. 
Alderman Petrie was appointed chairman; Alderman F. Smith 


vice-chairman; Mr. E. W. Tierce (Deputy Town Clerk of Liverpool), 
hon. secretary; and Mr. C. R. Bellamy (general manager of the 
Liverpool tramways) hon. treasurer. 


Llangollen.—The P.C. on 11th inst. gave its consent to 
the Shropshire, Worcestershire and East Denbighshire E.P. Co. 
acquiring land at Trevor for the erection of their g^nerating station 
for working the lines to be constructed in East Denbighshire. 


Paris,—The shareholders of the Paris Metropolitan Rail- 
way Co. have sanctioned an increase in the capital trom £2,000,000, 
to £3,070,000, the money being піцу required to meet the grow- 
ing traffies on the line. During tbe first 10 months «f the present. 
year, the ratio of working expenses to gross receipts amounted to 
42 per cent., a3 compared with 47 per cent., whilst the proportion 
further declined to 38 per cent. in November. ‘The dividend paid 
а year ago was at the rate ої 15 fr3. per share, and it is thought the 
distribution for the current period will be at least at the same rate. 
It is calculated that the profits tor 1903 will reach a total ot 
£200,000. — Financial Times, 


Peterborough.—On Thursday list week the first elec- 


tric car ran over the new lines. 


+ 


Rowley Reris.— The U.D.C. is going to oppose the 
application of the Dudley, Stourbridge and District Electric Trac- 
tion Co. to apply for a provisional order for the extension of the 
Dudley aud Halesowen and District Light Railways. 


Sale.—At а recent meeting of the U.C. the, tramway 
question received some further attention. The chairman (Mr. T. F. 
Wainwright) reported the result of ar. interview with the repre- 
sentatives of the В.Е T. Co, and stated that on the disputed 
points the company had given satisfactory assurances. If the 
Council were favourable to the company’s scheme they would agree 
to the erection of the generating station in Sale, and provision 
would be made for the ultimate supply to the district, when its 
contract with the Tratford Park Power and Licht Co. terminated, of 
current at cost price, plus such a profit—say 5 to 10 per cent.—as 
might be agreed upon. For tbe fultilment of its obligations the 
company would undertake to execute a bond. It was further 
guaranteed that the subsidiary company, the North Cheshire Tram- 
way Co, which wouid be formed, in the event of the company's 
Bill being passed by Parliament, would be financed by the B.E.T. 
Co. After discussion a resolution was passed regarding favourably 
the reasons which the B.E.T. Co. had given for their altered 
scheme, but asking to be furnished with a copy of the Bill, together 
with all agreements and documents connected therewith, and the 
conditions as to running to the present Stretford terminus and 
through to Mancheeter. 


Shardlow.—Sir Bache Canard has informed the R. D. C. 
that he bas been obliged to withdraw his scheme for the construction 
of a light railway from Derby to Nottingham. 

The Council has appointed a committee to consider the Notts. and 
Derbyshire Light Railway scheme, for which the Council's assent is 
sought. 


Smethwick.— The Town Clerk has been authorised by 
the T.C. to dissent from the proposal of the Dudley, Stourbridge 
and District Electric Traction Co, Ltd., and the b. E. T. Co. to be 
made to the Light Railway Commissioners for an order authorising 
the construction of certain light railways down Beeches Lane. On 
the other haud, the Council have decided to petition iu favour of 
the Bill being promoted in Parliament by the B. K. T. Co. to secure 
running powers into Birmingham. 


Strood.—The Strood (Rochester) It. D.C. has agreed to a 


` proposal for the Chatham and District Light Railways Co. to run a 


tramline from Chatham to Gravesend, passing through Strood. 
The Council also considered plaus for a like purpose from the 
Rochester T.C. and the Kent Electrical Power Co, and assented to 


‘the proposed schemes. 


Swansea,—4At a meeting of the Corporation Electricity 
Committee, the chief electrical engineer, Mr. Prusmaun, presented 
a detailed report on the result of a visit of a number of members 
of the Corporation to Paris with the object of investigatiog the 
working of the Dolter surfuce contact system. The Committee 
decided to defer the consideration of the report, and in the mean- 
time to obtain from the four companics who have surface contact 
systems—the Dolter, Schuckert, Kingsland and Lorain—their © 
price per mile for laying dowa the systems, and the price per mile 
for electrical equipment. 


Switzerland.— La Compagnie de l'Industrie Electrique 
et Mecanique of Geneva, has lately taken up the construction of 
electrical motor cars for industrial as well as pleasure purposes. 
It is also at work on a new combination petrol-electric car, 
which will be put on the market early in the new year. The car 
will be provided with a 9 H.P. petrol motor, which will drive a 
dynamo at a constant speed. The latter will furnish the current 
for the electric motors which drive the car, any excess being utilised 
in charging a small battery of secondary batteries. 


Wrexham.—It is now understood that the electrie cars 
will commence running on February 1st. 


1070 | THE ELECTRICAL REVIEW. f[Vol51. No. 1,309, DronuRRA m 1902. 


ELECTRICITY SUPPLY IN HASTINGS. 


Ir is believed that the Hastings electric light werks is the 
only publie electricity generating station in the United 
Kingdom still in existence that has been in continual opera- 
tion for over 20 years. This station was put down and first 
worked in 1882 by Mr. Robert Hammond, and though 
there is very little of the original scheme now left, tlie outer 
walls of the existing building still surround the site. A 
very large amount of experimental pioneering work had to 
be done in those early days, as the promoters had absolutely 
no previous experience to guide them. This, of course, 
entailed a heavy capital expenditure on plant which had to 
be scrapped long before it was worn out, and this early ex- 
penditure has been, and will be, for some considerable time 
a burden on the existing undertaking, Installations that 
have been started within comparatively recent years have 
been able to profit by the early pioneer work of the Hastings 
and other undertakings started at about the same time, and 
are consequently able to show much better results. Although 


the Hastings undertaking has suffered. heavily, the town, as. 


a whole, has profited greatly by it. There ean be little 
doubt that the much-talked-of electrically-lighted promenade 
at Hastings attracted a large number of visitors to the town 


in those early days, und greatly increased the popularity of 


the place as a pleasure resort. 

The site chosen for the generating station was the only 
one having the advantage of a railway siding that could be 
obtained near the aria cf. supply. At the time when it was 
selected, the promotes of the scheme had no idea what the 
ultimate requirements of an electricity generating station 
would be. The original building consisted ef three stories: 
the engines, dvnamos and boilers were placed on the ground 
floor, with stores and offices above, and the top floor was 
fitted out asa suite of living rooms for the resident engincer. 
The floors, which were only a few feet above the boilers, 
were constructed of wood, and the whole structure was as 
inflammable as it is possible to imagine. Undertype loco- 
motive engines were employed to drive counter-shafting by 
means of belts, and Brush series dvnamos were driven from 
the connter-shafting. All the are and incandescent lighting 
throughout the town was supplied by these dynamos. The 
incandescent lamps in consumers’ houses were arranged in 
groups of eight in parallel, and the 2,000-volt pressure was 
of necessity carried right through consumers’ switches, «е. 
As may be imagined, consumers in those days often met with 
some very порі ахау experiences in connection with their 
electric light supply! Е 

In 1890 the Electric Light Co. applied for, and obtained, 
a provisional order, and then веб about re-modelling their 
plant ou what were then modern lines. The series lighting 
dynamos were replaced by rope-driven single-phase alternat- 
ing-current generators, and a new system of mains was put 
in for supplying current to transformers placed on con- 
sumers' premises. No attempt was made, however, to re- 
model the building or to shift the plant toa more satisfactory 
site. It was not until 1895 that the directors attention was 
drawn to the fact that the then existing building would, in 
a very short time, be so crowded as to make extensions im- 


possible, and it was suggested that a fresh start should be 


made on a new site rather than extend on the existirg one. 
The directors, in consequence, decided to obtain expert 
opinion upon what was evidently an important qnestion, and 
Dr. Kennedy was asked to advise them thereon. After 
going very carefully into the whole question, Dr. Kennedy's 
advice was to retain the present station, to buy up three 
adjoining premises, thus providing room for future exten- 
sions, and to entirely reconstruct the building. Acting 
upon this advice, the company immediately bought up the 
adjoining property and carried out such alterations. and 
extensions as appeared to be most necessary. Amongst other 
things, the existing chimney shaft was then built. The 
complete reconstruction of the building was not commenced 
until the latter part of 1899. after the purchase by the 
Corporation ; the work was then carried out, by the borough 
engineer on lines suggested by the electrical engineer. The 
two floors and the roof of the generating station were re- 
moved, aud replaced by a lantern roof fixed at a convenient 
height to permit of the use of an overhead traveller. The 
wooden floors over tlie boilers were also taken out, and a new 


set of offices, coal and general stores, battery room, and test 
room, were erected on a concrete floor supported by steel 
girders and stanchions. 

On January Ist, 1899, the undertaking was purchased by 
the Hastings Corporation from the Electric Lighting Co. 
As a result of tne first year's working a small profit was 
showa after paying all interest and sinking-fund charges on 
the very heavy capital. but this was only done by main- 
taining the somewhat high rate of charges that had pre- 
viously been mide by the company. The Council then 
decided to reduce the price to something equivalent to that 
charged in other towns ; this, however, entailed an imme- 
diate decrease of income of стег 25 per cent. It was 
anticipated that this reduction of price would lead to such 
an increased demand as would compensate for the enormous 
redaction; to a great extent this anticipation has been 
justified, as during the past three years the output bas 
incrensed by over 93 per cent. Unfortunately, a few months 
after the reduction in price was made, the cost of coal was 
greatly increased, nnd this, combined with other causes, has 
prevented the undertaking from showing a profit, after pro- 
vision for interest and sinking fund, since the reduction was 
made. à 

The following table shows the progress of the under- 
taking during the past seven years :— | | | 


CIN OR o AS 
1895 265,846 ica 1: 6d. ee £1,246 
1896 283.100 ss 7:64d. s 1894 
1897 338,705 T 7 ˙7 d. T" 3.426 
18593 363,678 88 7 65d. "T 3,302 
1599 404 866 Es 7 79d. T 5,046 
1900 524,830 e 5 2d. Ре 3,996 
1901 703,814 TT 5d. M 5,565 


The boiler plant at present consists of five boilers made by 
Messrs. Babcock & Wilcox. Three of these are of their 
ordinary land type, each capalleof evaporating 7,500 Ibs. of 
steam per hour, and the remaining two are of their marine 
type. The latter were installed on account of the smaller 
floor space required. They have the further advantage of 


being highly economical, and as they are encased in corru- 


gated iron shells instead of brickwork, the difficulty of pre- 
venting air leakage is very much smaller. Both of the 
marine type and one of the land type bilers are fitted with 
Babcock & Wilcox superheaters, giving abc ut 50? superheat. 
A Green economiser is provided for the two marine type 
boilers only, the available space being insufficient to permit 
of the use of an economiser with the land type boilers. The 
whole of the boilers are inter-connected by an 8-in. steam 
main divided into sections between the boilers by full-way 
stop valves. ‘The steam pipes to the engines are taken out 
of the top of this trunk main. No duplicate steam pipes are 
provided, though any section of pipe may be isolated in the 
event of a failure in that section. 

Coal is obtained directly from the railway trucks on a 
siding adjoining the boiler house. These are emptied into a 
small balf-ton truck, which is conveyed by an electrically- 
operated hoist to the coal store above the boiler house. 

The engine-room plant consists of three rope-driven 
100 xw. Brush sets, two 200- Kw. direct-coupled belliss- 
Brush seta, and one 500-KW. Parsons turbo-alternator. 
The latter has recently been erected on the site previously 
occupied by a 50-KW. rope-driven set, thus illustrating in a 
striking manner the progress made in gererating plant 
during the last 10 years, Both the Brush sets and the 
Parsons set have given entire satisfaction. They run 
perfectly tegether in parallel, and are highly economical. 
Some doubt was felt when installing the Parsons turbo- 
alternator as to whether the excellent steam consumption 
guaranteed would be maintained in practice after some 
months’ running. To enable the engineers to carefully 
watch this, a water meter was fitted in the discharge pipe 
from the air pumps, and daily readings have been taken of 
the steam consumption under all conditions of load. After 
12 months' almost daily use the regular results obtained per 
kilowatt-hour are 22 lbs. at full load, 25 lbs. at half load, 
and #2 lbs. at quarter load. It is most important that every 
effort be made to maintain a good vacuum on this type of 
generator. It has been found that running a heavy eight- 
hour shift without the condenser will make a difference of 
over £2 in the cost of fuel for the run. 


— — —— а 
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"$ As no plentifal water supply is available for condensing, 
the town water is used for this purpose, and a tower has been 
erected for cooling the circulating water. The plant for 
this purpose was supplied by the Wheeler Condenser and 
Engineering Co., and the reduction in temperature of the 
cooling water is sufficient to maintain a vacuum of from 27 to 


Brush machines are of the water-break type, but a horn. 
break type of switch is used for controlling the turbo- 
alternator. 

No fuses or excess current cut-outs are used between 
the generators and the main bus-bars. Fuses in this 
position Mr. Andrews considers to be an unnecessary 
and useless complication, and he 
believes that, if & record had been 


View or 100-kw. RoPE-DnRivEN SRT AND 500-kw. TURBO-(1ENEBRATOR. Ín 


28 in. in the steam turbine when working under full load 
Arrangements are made for circulating the 
water from the cooling tower, by means of a centrifugal 
circulating pump on the roof, either through the Parsons 


conditions. 


kept throughout the country during 
recent years of the »umber of break- 
downs that have been prevented by 
fuses in this position, and of those 
thit have been caused by them, the 
latter would far outnumber the former. 
It is contended by some designers 
that no automatic device of any 
description is needed between modern 
alternating current generators and the 
bus-bars, a8 a faulty generator may 
be cut out of circnit by the attendant 
in charge. This would be true if 
something corresponding to the central 
zero ammeter in continuous current 
stations could be obtained to indicate 
which generator was failing, but it 
usually happens that, when one of the 
generators fails, all the ammeters go 
hard over to their maximum reading, 
and the attendant may have nothing to 
guide himas to which generator has failed. 
e United States this difficulty 

hag been overcome by using a return 
current relay to close a local circuit through an 
indicating lamp, fixed directly over the operating 
switch controlling the failing generator. At Hastings, 
instead of the delicate relay referred to, а small 
series transformer is inserted in the main circuit. This 


condenser, which is fixed in a chamber directly under the 
turbine, or through the Wheeler condenser provided for the 
Belliss engines. The cooling tower is, however, not large 
enough to deal with both sets simultaneously. It was 
designed for a load of 400 kw. only, but a satisfactory 
vacuum can be obtained with a load of 550 Kw. on the 
Parsons turbine. 
The whole of the switchgear in the main generating 
station and in the sub- 
stations was supplied 
by Messrs. Cowans. 
Ltd., to the design of 
the borough electrical 
engineer, Mr. 1. 
Andrews, One of the 
chief features of this 
gear is its simplicity. 
The controlling switches 
of the generators are 
mounted directly on an 
iron framework, sup- 
ported on the face of 
a white glazed - brick 
wall, The cables from 
the respective genera- 
tors are carried up 
the surface of the wall 
in pipes in such a 
manner that the entire 
arrangementis diagram- 
matic. The outer bus- 
bar is kept below the 
gallery. Тһе inner 
bus-bars, of which there 
are two, are supported 
on corrugated porcelain 
insulators behind 
polished slate panels, 
upon the surface of 
which the ammetera 
are mounted. Separate panels are provided for each gene- 
rator, and by removing the nuts from four studs, any panel 
may be removed for the purpose of examining the con- 
nections behind it. The main switches controlling all the 


transformer is wound with two secondaries, and incan- 
descent lamps, coloured red and green, are connected 
respectively across each secondary. The construction of the 
transformer is such that when the generator is doing usefal 
work tlie green lamp is lighted; but should the generator 
fail and receive current from the bus-bara, the green lamp 
is extinguished and the red lamp lighted. There are no 


GENERAL VIEW OF ENGINE Room. 


moving parts in connection with this most interesting and 
ingenious device, and consequently its behaviour is abso- 
lutely reliable, Unfortunately, it is not possible to enter 
into the details of the apparatus at present. 

F 
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The area of supply at Hastings is опе of the most diffi- 
cult to contend with that could be imagined. It is very 
scattered, and consists of a number of small districte con- 
nected together by the one line of houses along the sea 


amongst other things, the risk of accident to men working 
on the high pressure mains is greatly reduced. ‘The 
sub-stations may be switched on again at any time at a 
moment’s notice by means of the pilot wire between 


front. Low pressure direct-current supply is, therefore, each sub-station and the generating station. These pilot 


wires are also used for indicating at the works the 
pressure in each sub-station, and notice of any failure 
in a sub-station is automatically signalled to the, works 
through them. ^ 

Each sub-station is fed by two independent high-pressure 
feeders in duplicate. The Hastings engineers have for years 
been attempting to protect these feeders in such a manner 
that, in the event of a short-circuit occurring on either feeder, 
the faulty feeder is automatically cut out of circuit and the 
supply maintained through the remaining healthy feeder. 
Although a considerable amount of success has resulted from 
these attempts in the past, the apparatus used for the purpose 
has been complicated and somewhat uncertain in its action. 
It is only within the past two or three months that the 
problem has been solved in a really simple and efficient 
manner. One of the troubles in the past has been that the 
healthy feeder had to provide the current necessary to operate. 
the switch for cutting off the faulty feeder, in addition to 
taking over the whole of the load. This often damaged the 
healthy feeder, and caused the latter to break down as well. 
To get over this difficulty, many engineers have provided 
a duplicate feeder, but have left this disconnected, for use 
only in case of a failure on the working feeder ; thus many 
thousands of pounds’ worth of copper has been allowed 
to lie idle, which might have been profitably used for 
reducing the losses in the mains. By the arrangement 
now in use at Hastings, the liability of a failure on one 
feeder causing a breakdown on the other feeder has been 
entirely obviated, as an. excessive current is prevented 
from flowing from one feeder to the other without any 
form of switching device whatever. For this purpose the 
feeders at the distributing station end are connected together 
through a choking coil, consisting of a few turns of 
insulated copper wire wound on an iron core. The supply 
of the load on the sub-station is tapped off from the centre 
of this winding. Under normal conditions the current being 
supplied to the sub-station is divided equally between the 
two feeders, and its tendency is to magnetise the iron in 
opposite directions; as the two magnetising forces just 
neutralise each other, there will be no magnetism in the core, 
and consequently no inductive drop in the windings. Should 
one of the feeders break down, current will tend to return 
towards the fault from the healthy feeder, but this;current 
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practically out of the question. When the undertaking was 
purchased from the Hastings Electric Lighting Co., con- 
sumers were supplied at a pressure of 100 volts from trans- 
formers on their premises. During the past two or three 
years, this unsatisfactory and inefficient system of distribu- 
tion has been abandoned, and all transformers are now 
arranged in sub-stations from half to three-quarters of a 
mile apart, while all consumers are supplied from low-pres- 
sure networks on the three-wire system, at a declared pressure 
of 900 volts. The area of supply is divided up into about 
a dozen small networks, and these are in- 
terconnected by fuses in the sub-stations 
only. By this means the effect of a bad 
low-pressure short circuit will be confined 
to the particular network in which it 
occurs. 
During the hours of light load, 
that is to say, from 11.30 p.m. to 
sunset the following day, the supply 
is maintained through the low pressure 
network, thus entirely avoiding the 
heavy losses usually connected with an 
alternating-current system, of charging 
the cables and exciting the transformers. 
Shortly before midnight one of tbe men 
from the generating station cycles round 
and opens the low-pressure switch in 
each sub-station between the secondary 
bus.bers of the transformers and the 
distributing. bus-bars, thus entirely cut- 
ting off each sub-station on its low- 
ressure side. When all the sub- 
stations have been disconnected, the 
whole of the - high-pressure gystem 
is shut down from and at the 
generating station, and the  sup- 
ly is maintained from a day-load 
set directly connected to one sub-station at the 
works. Quite apart from the very considerable saving 
effected by this arrangement, the advantages of being able 
to make the entire high-pressure system, including the 
awitchboard, dead during the daytime are very considerable ; 


Parsons 500-Kw. TURBO- ALTERNATOR. 


will circulate round the core of the discriminating choking 
coil in one direction only. As a consequence the core Wi 
at once become magnetised, and the counter electromotive 
force induced in the coil will entirely prevent an aie 
current flowing from the healthy feeder to the faulty feeder. 
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A very severe test of the above arrangement that has been 
repeatedly made, and always without failure, is the following : 
The feeders have been protected at the generating station end 
by а 150-ampere fuse on one feeder and a 10-ampere fuse on 
the other?! feeder. 
The feeder pro- 
tected bythe 150- 
ampere: fuse has 
been short-circuited, 
thus blowing its 
fuse, and the supply 
has been maintained 
by. the healthy 
feeder without blow- 
ing. its 10-ampere 
fuse. 

A discriminating 
choking coil large 
enough to carry a 
full load current of 
50 amperes’ at 
2,000 volts, with- 
out appreciable drop 
of pressure under 
normal conditions, 
and to choke the 
short-circuit cur- 
rent down to less 
than 25 amperes in 
the event of either 
of the feeders — 
failing, is no) 
larger than an | "E 2: 
ordinary 6-Kw. transformer. . Although tbe short-circuit 
may be left.on without appreciably overloading the healthy 
feeder, it is, of course, desirable that it should be discon- 
nected as soon as possible. This may be very simply effected 


BELLIS s-M овреу 200-kw. SET. 


by means of a discriminating transformer (see diagram of sub- 
station connections on p. 1074). Thesecondaries are in this case 
short-circuited by copper fuse wires, which support the 
weighted levers that serve, when released, to disconnect the 


Main SwrTCHBOARD. 


respective feeders from the choking coil. The high-pressure 
primary of this transformer is connected between the 
duplicate feeders. It will be obvions that under normal con- 
ditions there will be no difference of potential between the 
terminals of this 
winding, but should 
a feeder fail, current 
will flow from the 
healthy feeder to 
the faulty feeder 
through the primary 
winding of this 
transformer, and 
the construction 
of the trans- 
former is -such 
that a heavy 
curent will be 
induced only in one 
of the secondary 
Windings, namely, 
that which controls 
the switch ia cir- 
cuit with the faulty 
feeder. The con- 
struction of ‘this 
transformer is sorne- 
what similar to that 
of the -indicating 
device mentioned in 
connection with the 
main switchboard, 
ре | . and in this caae 
also we must withhold the details for the present. 

Allthe connections between the bus-bars and the trans- 
formers are run in iron pipes, fixed to a glazed-brick wall: 
All unearthed high-pressure conductors are painted red, 
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earthed high-pressure conductors black, and low-pressure 
conductors slate colour. An attempt has been made to 
arrange all the cables diagrammatically, so that the" purpose 
of each connection can be seen at a glance. 
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Electricity meters are inserted between the transformer 
bus-bars and the distributing bus-bars ; readings are taken 
of these meters in all the sub-stations every week and com- 
pared with the units generated. By this means a record is 
kept of the units 
lost in the high- 
pressure feeders and 
transformers. 

Practically all the 
mains in use have 
been supplied by 
Messrs. Glover and 
Oo. Some of these 
are high - pressure 
vulcanised rubber 
concentric cables 
drawn into iron 
pipes. These 
rubber cables have 
been in use for 
about 10 years, 
and appear to be 
in as good a con- 
dition now as when 
they were first laid. 
All mains that have 
been laid during 
the past two or 
three years consist 
of lead - covered 
diatrine paper 
cables; these are 
in most cases laid solid in wooden troughing, filled in 
with pitch. Bricks are in all cases laid over the 
troughing as a protection against picks. All the cables are 
concentric, the low-pressure cables being triple con- 
centric. 

A simple form of joint, devised by Mr. J. Glass, mains 
foreman to the Corporation, is used for jointing concentric 
bouse services on to the mains. "There are about 700 of 
these joints in use at Hastings, and none of them have ever 
failed. One man, with the help of a labourer, has completed 
as many as eight joints in a day, and the work of tapping an 
installation on to the outer and neutral conductors can be 


OSCILLOGRAMS SHOWING REACTION OF ARMATUBE ON ENCITING 
CUBRENT, 


done without cutting off the supply. This joint was fully 
described in our issue of October 12th, 1900. 

The test room, amongst other things, contains a Duddell 
oscillograph. This instrument is to an electrical engineer 


A1; Aas Аз, Water break switches; Bi. Ro, Ba, Two-way switches; c, Two-way water break switch; 
Dy, Dj, D., Two-way feeder switches; Ei, Ez, Ea, Feeder fuses; r,, F., Fa, Red lamps; 
G1 Gz 64, Green lamps. 


DiaGRaM OF MAIN SWITCHBOARD CONNECTIONS. 


what an indicator is to a steam engineer; it enables 
numerous conditions to be investigated that could hardly be 
dealt with by any other means. During the past few 
months a large number of difficulties have been overcome 
ane by the aid of it. 
The following may 
be mentioned as an 
illustration of one 
investigation that 
was made some 
months ago:— A 
little difficulty was 
experienced by the 
contractors in mak- 
ing the Parsons 
turbo-alternatorrun 
satisfactorily in 
parallel with. other 
machines, It was 
thought that this 
might be in some 
measure due to the 
‘reaction of tbe 
currents in the 
armature upon the 
field. To ascertain 
to what extent this 
-reaction existed, an 
oscillogram was 
taken of the field 
current, the field 
being excited by bat- 
teries, It will be obvious that but for the armature reaction the 
field current curve would be a perfectly straight line, a certain 
distance away from the zero line, directly proportipnal to the 
exciting current. It will be seen by curve a (see ogcillo- 
grams reproduced) that instead of being a straight line the 
current curve has a very perceptible wave in it, of double the 
frequency of the E.M.F. of the main generator, curve B. 
To overcome this armature reaction the contractors fitted 
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A, Ау, High pressure feeders; в, Discriminating choking coil; c, €i, Disconnect 
ing switches; D, Discriminating transformer; к, H bus bars: г, о 
Н. P. fuses; ө, 5,, G, Transformers: н, Hr, Low pressure dM 
cut-outs; 1, 1;, L. P. bus bars: 3, %, Maia ammeters ; к, Watt-hour meter; 
L, D. P. main switch; u, MI, My, Distributing bus bars; N, Ni, Fuses. 


DmuaGRAM OF SuB-STATION CONNECTIONS. 


between the armature and the pole-pieces a perforated copper 
cylinder. That this screens the field from the effect of the 
current in the armature is clearly shown by the exciting 


current curve c. This curve was taken under precisely the 
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same conditions as A, with the exception of the screening 
referred to. 

. Reference was made earlier in this article to the difficulty 
of obtaining an alternating current ammeter that would 
indicate the direction, as well as the magnitude, of the cur- 
rent passing through it. Another defect common to the 
ordinary alternating current ammeter is that it is impossible 
to obtain an accurate reading from it on tLe lower part of 
its scale. Tor use with alternating current generators, this 
is just the opposite to what is usually required. (ne of the 
chief uses of an ammeter is to indicate when the current is 


at zero, in order that a generator may be switched out of . 


parallel at this point. Under existing conditions, the 
attendant is often unable to distinguish between a zero 
current and a generating or motoring current up to 25 per cent. 
of the full load, and. as a consequence, it often happens that 
in switching a large generator out of circuit, a very per- 
ceptible jump is caused in the lights. Mr. Andrews has 
recently turned his attention to constructing a central zero 
alternating-current ammeter with a very open scale at the 
low readings, and with a gradually closing scale towards the 
hicher readings, with good promise of success. 

On the invitation of the Sub-Electric Light Committee 
of the Corporation, a large party of engineers, some 100 in 
all, visited Hastings on Thursday last week for the purpose 
of inspecting the electricity works, and witnessing tests of 
a most crucial character carried out by Mr. Andrews with 
his new apparatus, as well as other highly interesting experi- 
ments. 

The first test was one calculated to make a station engi- 
neer's blood run cold, viz., driving a nail into one of the 
high pressure feeders supplying the town! For the purpose 
of this test, an artificial load, consisting of a water resist- 
ance and lamps, equivalent to the full load of the Shepherd 
Street sub-station, was connected across the outers of the 
three-wire network at 400 volts at the sub-station ; the cur- 
rent passing was shown by a Nalder ammeter, being 200 
amperes during the test, and a Cardew voltmeter was con- 
nected with the high pressure bus-bars through a 20: 1 
transformer. Аб a given signal a nail was driven through 
one of the duplicate feeders supplying the sub-station ; the 
party, at the latter point, saw the lamps fall in brightuess, 
while the voltmeter showed a drop of pressure from 98 to 81 
volts (representing an actual drop from about 1,960 to 
1.620 volts) for a few seconds only; then the lamps regained 
their normal brilliancy, as the fuse blew at the generating 
station, and the apparatus in the sub-station cut out the faulty 
feeder altogether, The experiment was entirely successful, 
and fully demonstrated the reliability of the apparatus under 
actual working conditions. On their way from the sub- 
station to the Albany Hotel the visitors were driven in motor 
cars and brakes to the spot where the nail had been driven, 
so as to enable them to inspect this part of the experi- 
ment also. 

An excellent lunch was served at the Albany lotel, towards 
the end of which the Mayor proposed the health of the 
visitors, coupled with the name of Mr. Rider, who, in his 
reply, congratulated the town and Mr. Andrews on 
the success of the experiment. Mr. Raworth gave the 
toast of Councillor Bones, chairman of the Public 
Lighting Committee ; in reply, Councillor Bones stated 
that the undertaking bad been handicapped with a 
heavy capital outlay, dear coal and scanty water. 
but was well laid out and equipped. He modestly 


attributed much of the snecess attained to his predecessor, 


Dr. Allfrey, who was chairman of the Committee from 1897 
until this vear. They regretted the impending loss of Mr. 
Andrews, but were retaining him as consulting engineer, Mr. 
Fawcus gave the health of Mr. Andrews, who replied 
brietly. 

The party then proceeded to the power station, where one 
of the Belliss-Drush generators was running on the town 
load; the green lamp of the small series transformer, 
inserted in circuit with this generator, was lighted, thus 
indicating that the generator was supplying current. 

First, the turbo-alternator was switched into parallel with 
the Belliss-Brush generator referred to above, using for 
this purpose an Everett-Edgcumbe rotary synchroniser. 
Immediately after the generators were switched into parallel, 
the load was transferred from the Belliss- Brush set to the 


Parsons set, and steam was entirely shut off the former. 
As the load on the Belliss- rush set fell to zero, the rreen 
lamp died out and the red lamp began to glow, and by in- 
creasiug the motoring current, the green lamp was entirely 
extinguished and the red lamp glowed alone, thus indicating 
to the attendant which generator was doing no work. 

The load was again transferred to the Belliss-Brush set, 
and the field winding of this generator was then short- 
circuited. As the field died down, the current in the main 
Circuit, indicated by the ordinary ammeters of both gene- 
rators, steadily increased. The glowing of the red lamp 
indicated the faulty machine, and this was automatically cut 
out of circuit when the motoring current reached a prede- 


termined limit. 


Next, the experiment performed at the sub-station was 


repeated; it was shown that the duplicate feeders could not 
be protected by fuses alone, but that Mr. Andrews's device 
immediately cut out the faulty feeder, even when the sound 
one was protected by a very light fuse. 

Another experiment showed that, if the discriminating 
transformer was omitted, there was a considerable drop of 
pressure in the supply so long as the shorted line was con- 
nected to the system, but the supply was not interrupted, 
nor was the healthy main damaged. 

The “horn” type of circuit-breaker was used in all the 
foregoing experiments, It is generally thought that the 
heated air carries the arc up the horns until its length is so 
great that the pressure is insufficient to maintain it: it was, 
however, urged that this has very little to do with it, and 
one of the circuit-breakers was constructed with horizontal 
horns, to demonstrate that the extinction of the arc is due to 
magnetic repulsion. It was reasoned that, if this were so, 
the horizontal horns should interrupt the circuit more 
effectually and quickly than horns of the usual shape, 
and this certainly appeared to be the case. On examining 
them it was scen that the horizontal horns were evenly 
pitted along their entire length, whereas an inspection of 
the ordinary horns showed that an are was maintained from 
the extreme points long enough to fuse them badly. 

We would suggest that the experiment should be tricd 
with the apparatus inverted, or on its side; if the new 
theory is correct aud it is certain that the repulsion 
referred to does exist—the break should be almost equally 
effective in these positions. 

Other high-pressure fuses were shown in operation, short- 
circuiting the Mordey alternator at 2,000 volts. These 
included Messrs. Ferranti’s oil-break fuse, Mr. G. W. 
Partridge's sparklet fuse, and a new device of Messrs. 
Cowans, Ltd., all of which were perfectly successful in at 
once removing the short circuit. А 

The Carboné arc lamp was exhibited in operation by its 
inventors; it is claimed that this lamp constitutes a new 
departure, and is of extreme simplicity. 

The Corporation of Hastings, Mr. Andrews and lis 
assistants are to be congratulated upon the complete success 
of the whole of the demonstrations, which were followed with 


the keenest interest by the visitors. 


TELEGRAPH AND TELEPHONE NOTES. 


~ Brighton Telephones.—The T.C. last week adopted the 
Telephone Committec's report, of which we have already given a 
summary. The Corporation will at once advertise for a manager 


and the necessary staff to act under Mr. Bennett. 
Up to the present about 1,000 telephones have bern asked for 


(exclusive of Corporation requirements) :— 


Limited, Unlimited. Total. 
Municipal Borough 125 618 743 
Boreugo of Hove . ае 526 27 121 151 
Vortsinde ВЕ 1 А G 
Southwick .. za схе E 1 ü ' 
Shoreham zu 2 5 7 
Burgess Hill t 2 z 
Hassocks “% 15 0 4 1 
Steyning  .. `.. des ЖН 0 3 3 
Mctongdcan ә i ws 0 10) 10 
Totals.. 156 771 92 


— 
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Lighthouse Communication, — In the House of 
Commons on the 17th inst., Mr. G. Balfour stated that during the 
present year electrical communication had been established between 
two lighthouses and the shore, but was not available for private 
messages. Further progress would be made with the work during 
the present financial year. The whole matter had been somewhat 
delayed by the consideration of questions surrounding the develop- 
ment of wireless telegraphy, a subject which was engaging the 
earnest attention of the Government. 


Portuguese Telephones.—The Anclo-Portuguese Tele- 
phoue Co. are relaying their telephone svstem throughout Lisbon 
and Oporto, the underground conduits forthe same having been sup- 
plied aud laid under the supervision of Messrs. Rowland Carr & Co. 


Wireless Telegraph. — The Vines of Monday last 
said: “ We understand that an oflicial message has been transmitted 
by Signor Marcomia wireless telegraph from Lord Minto to the King, 
and that Signor Marconi has himself transmitted a message to 
Lord Kuollys forthe King, aud Las sent another message to the 
King of Italy. We have received by post from Poldhu, the 
receiving station in Cornwall of the Marconi system, the 
following wircless telegram from our special correspondent at 
Glace Bay.—- Being present at its transmission in Signor Marconi's 
Canadian station, I have the honour to seud through the 7s the 
inventor's first wireless trans-Atlantic message of greeting to 
England and Italy.” 


CONTRACTS OPEN AND CLOSED. 


OPEN. 


Barrow.—January 5th. Two 250-Kw, steam generators, 
switchboards and piping. Зее Official Notices“ December 5th. 


Bristol—January 6th. Surface condensers for Avon- 
bank station. See Official Notices December 19th. 


Bulawayo.—February 26th, 1903. Establishment and 
working of an electric tramway. Sce “Offcial Notices” Nov. 21st. 


Cauterbury,—January Ist. Tell-tales, «locks and bells. 
See Official Notices" December 19th. 


Colchester.— January 17th. Wiring, &c., for Essex and 
Colchester Hospital. See Official Notices“ to-day. 


Devonport.—December 99th. Overbead equipment for 
Corporation tramways. See “ Official Notices " December Sth. 


France.—Janvarv 1st. The Prefectural authorities of 
the department cf Calvados are inviting projects until January Ist, 
1903, for the construction and working of an electric tramway, 
for the transport of parsengers and goods between Trouville and 
Honfleur, a distance of about 10 miles. Particulars may be 


obtained from, aud proposals are to be sent to, La Prefecture de 


Calvados, Caen. 


Glasgow.— January Sth. 
and spare parts. See ''Ollicial Notices " December 12th. 


Lowestoft.—January 7th. Motor cars, trucks, 


* Official Notices" December 12th. 


Oldham.— December 30th. 
See Official Notices" December 19th. 


Particl.—January 6th. Are lamp columns, arc lamps, 


mains, &c. Вее Official Notices " December 19th. 


Southend.— Jan. 6th. ing I 
for electric light. See “Oficial Notices " to-day. 


Stalybridge.—January 5th. Cables, telephone and test 


100 electric motor equipments 


motors, 
and equipments, and track sweeping and watering car. See 


Cables, joint boxes, &c. 


Wiring municipal buildings, &c., 


Swindon,.— December 29th. 
See '' Official Notices " December 12th. 


Wiring of Town Hall. 


Wallasey.—January 15th. Steam dynamo, Lancashire 
boiler, condensing plant and cooling tower. See Official Notices” 
December Sth. 


Wigan,.—December 29th. Switchboard extensions, and 
supply of cable. See ‘ Official Notices " December 12th. 


Wellington. N.Z.—January 21st. Supply and installa- 
tion of all material, including power house equipment, overhead 
work, track work, feeders, tramcars, &c., for tramways. See 


{ „ Onicial Notices " December 12th. 


CLOSED. 


Broompark.—The lighting of Aldin Grange and Outon 
Style has been let to Messrs. Reid & Fereus, of Sunderlaud and 
Newcastle-on-Tyne. 


Chester.—The T.C. has accepted the tender of Messrs. 
Mather & Platt, Ltd., of Salford, for the supply of an engine and 
dynamo for the electric light station, at £2,570. 


Falhirk.—The T.C. has placed the contract for the 
supply meters in connection with the electric lighting with Messrs. 
Chamberlain & Hookham, of Birmingham. ‘Tbe meters will be 
ordered as required. 


Glasvow.—The Corporation has accepted the estimate 
of the Standard Iron Co., Ltd., for 12 cast-iron network manholes, 
£87, for the electricity works. 


Horsham.— We understand that Messrs. Reavell & Co., 
Ltd., of Ipswich, have sub- let a contract for water-tube boilers, &c., 
to Messrs. T. Sugden, Ltd., of 180, Fleet Street, E. C. 


Huddcersfield.—The following contracts have been duly 
executed for the Corporation :—St, Helens Cable Co. for cab le, 
Fuller Wenstróm Co. for motors, British Westinghouse Co. fur 
transformers, and W. T. Glover & Co. for cabie. 


Ipswich, — The T.C. on December 17th accepted the 
following tenders in connection with the electric tramways :—The 
Electrical Co., Ltd., for switchboard, at £2,833; the British Electric 
Equipment Co., Ltd., London, for overhead equipment, at £9,301. 


Luton.—The Council has placed an order for distributing 
mains with the St. Helens Cable Co., Ltd. 


Mansfield.—The Town Council on Friday accepted 
the tender of tbe Mansfield Engineering Co. for the wiring of the 
new electricity works at £303 14s. 2d. 


FORTHCOMING EVENTS. 


Saturday December 27th.—At 3 p.m. Royal Institution. Lec- 
ture I., bv Prof. Н. S. Hele-Sbaw, F. RS., On Loco- 
motion: On the Earth—Through the water—In the 
air.” 

Tuesday, December 30tb.— At 3 p.m. Royal Institution. Lecture 
IL, by Prof. Н. S. Hele-Shaw, On Locomotion: On 
tbe Lartn— Through the Water—In the Air.“ 

Thursday, Januarv 1st.—4At 8 30 p.m. Röntgen Society. Meeting 
at 20, Hanover Square. Paper by Dr. G. M. Lowe on 
“X Ray Work iu Private Practice.” 

Friday, January 2nd.— At $ pm. Institution of Junior Engineers. 
Westminster Palace Hotel. Paper on “ Modern 
Marine Boilers: a Consideration of the Relative 

Values of Different Types,’ by Н. M. Rounthwaite, 
M. I. M. E, honorary member. 


wires, high and low tension switchboards for main and tub-stations. 


See Otficial Notices” December 12th. 


Stepney.—January 15th. 500-KW. steam dynamo. See 


4 Official Notices“ December 19th. 
Stoke - upon - Trent, — January 14tb. 


Destructor, 


EVIL WORKSHOP CONDITIONS 


boilers, pumps, conveyor,' economiser, *team dynamos, balancer, 


bocsters, switchboard, battery, mains, &c., crave, and workshop 


machinery. Bee "Official Notices " December 12th. 


Sunderland.—January 2nd. 
fittings, ёс, See Official Notices " December Sth. 


Swansea.—Jannary К. 
harbour offices, See Official Notices " December 19th. 


Lancashire boiler, with 


Wiring and fittings for new 


Ax evil which we are not inclined to think general has been exposed 
by Mr. T. Good in the Engineering Magazine. This evil is that of 
bribery or blackmail, which it is asserted prevails extensively in 
the matter of underground commissions and payments. Shep 
managers appoint foremen for purposes of their own, and ет 
in turn appoint charge hands and others for similar reasons, qui А 
distinct from the welfare of the business. At least v0 рис „> 
вһор promotions that bave come under Mr. Good's notice ha 
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been bestowed upon otherthan the best men. Where such conditions 
prevail there is , ot much encouragement for the latter. The man who 
gets on best, we are told, is he who attends the same church or the 
same pub. as his foreman. Men who are managers’ favourities are 
allowed to charge for hours they bave never worked. Men bave 
even drawn full wages whilst earning money elsewhere, whereas 
good men have been dismissed for iosing two quarters in one week. 
Trading by managers and foremen isa system that often makes 
for dishonesty ; tbe workman who patronises his foreman's shop 
is the man to be kept on when better men are dismissed, and many 
managers and foremen are said to draw more money in com- 
missions from shopkeepers tban they draw in salaries from their 
employers. Moneylending is another evil, and it is easy to under- 
stand that the borrowers are likely to be the drunken incapables 
rather than the sober men. 

Again, our author considers it utterly wrong to give preference to 
young men, who are really less valuable than the more mature men, 
who are less likely to make errors leading to accident. The author 
has seen the youth of 20 called in, and the man of 40, with a family 
to support, turned adrift. 

Опе great cause of all the trouble is the wide gulf between 
employes aud employed. This opens up a very difficult point. It 
would be waste of time to discuss this, because it is the inevitable 
result of the Limited Liability Act aud the abolition of tbe small, 
or even large private employer, who used to keow every one of his 
men by name, ora very large majority of them. 

All the evils enumerated do, no doubt, tend to the discourage- 
ment of the good man, but it must not be forgotten that the trades 
unions do ali they can to discourage gcod men, and they do all they 
can to discourage men from rising. 

Let us cite au example. Motor cascs of steel cannot be made in 
Eng land in competition with America, because in England they are 
not allowed to be made by men earning less than 40s. per week. 
In America they are moulded by improved labourers, who receive 
about 26». Result—not only does the Euglish moulder lose the 
trade, but the English labourer does uot get it. If he were allowed 
to do the work, aud earn 25s. in place of 22s. on mere labourer's 
work, the trade would be possible in England. The action ot the 
trades unions is on a par with a demand by, shall we say, the 
surgeous, that no man shall have a tooth drawn for less than 12 
guineas, because it is something of a surgical operation. Not long ago 
we watched three men bending iron bars in а press. ‘They put спе 
bar into a furnace that would hold six or eight. When it was hot, 
for which they waited very patiently, they took it out and bent it 
This done they heated another, and so went on. Now, these’ 
men were either knaves or fools—knaves if they knew better, fools if 
they had not sense to think out the problem of keeping a succession 
of bars passing through the furnace. They bent about 10 bars in a 
day. Three men could easily have bent over 100. 

We watched another man on a milling machine. He ran four 
cuts over a surface to remove 3 in., and was surprised to learn that 
he could do it with single cut at slightly less feed with less damage 
tothe tool. He simply did not know, and was probably intelligent 
enough to learn. But we attribute the lamentable quality of so 
many workmen very Jargely tothe employers. Foryearsthe Eritish 
engineering employer has advertised for the dirtiest of his fellow 
creatures as workmen. 

If a man has tried to be clean, he has in time been thoroughly 

beaten by the artillery of dirt at the command of the employer. 
In due time the trade of machinist has become accepted as only fit 
for a dirty fellow. Did not Dr. Johnson define a mechanic as a low, 
mean fellow ?—Vide Johnson's Dictionary. Men who in America 
are mechanics become clerks here because they are gifted with the 
vice of cleanliness. The mechanical trades have taken in the dirty 
ones, and the employer bas got his dirty men, and it will require 
time to alter things. In America we hear that there is a consider- 
able ditliculty in getting men to keep clean, so that it is not al] the 
fault of employers. Cleanliness in dirty surroundings requires 
effort to maintain. Employers have done nothing so far to 
help. 
To revert to the question of favouritism. We aflirm that much 
harm has arisen from the Limlted Liability Acts. Capital is 
wanted in an undertaking, and is obtained in certain directions 
under conditions which entail employment for certain men who 
are absolutely ignorant of the smallest detail of the work they are 
to direct. Great undertakings like railways, for example, are not 
found in the hands of men of no experience in America. Here a 
ducal coronet or some similar gew-gaw is a sufficient title to a 
chairmanship, and there is not an English railway that is really 
managed to the best advantage; we believe there is no titled 
railway director who can claim to have had a practical training in 
any form of railway work. We have no fault to find with titled 
men as such, but we do affirm that their presence as managers of 
great undertakings is bad for such undertakings in the majority of 
cases, because there are always 80 many hangers-on to such who stop 
the advancement of better men. 

Possibly at one time British trade could afford to load itself up 
in many ways. To-day such luxuries cannot be afforded, and both 
the workmen and those who have replaced the old employers should, 
and must, learn to divest their business methods of expensive 
trimmings. 

If British trade is about holding its own to-day, what a wide 
margin it possesses on the right side! Get rid of this margin of 
waste and incompetence, and foreign competition will be of small 
Signiticance. But can we hope to effect much improvement while, 
the action of trades unions is what it is at present, and while 
on the other hand, employers aretso thoroughly ignorant of the pro- 


cesses they are supposed to control ? 


NOTES. 


Christmas Greeting. — The  ErnkcrnicAL REVIEW 
heartily wishes all of its readers and other friends a right merry 
Christmas, The extreme pressure under which most electrical men 
have to work in these times of progress, renders the holidays a very 
welcome break. Let us hope that all will return to their respective 


callings with renewed vigcur. | 
May the year 1903 briug a full measure of prosperity to the entire 


electrical profession and industry! 


The Patent Exploitation, Ltd., v. Siemens Bros. and 
CO.. Ltd.—Lords Justices Vaughan Williams, Stirling and Cozens- 
Hardy sitting in the Court of Appeal on Saturday, gave judgment in 
this case. This was tbe plaintiffs’ appeal from a decision of Mr. 
Justice Buckley, who had dismissed au action brought to restrain 
infringement of a patent for improvements in galvanic batteries. 
The learned judge bad decided that there was no novelty in the 
invention claimed, and that the claim was too wide and the patent 
invalid. 

Lord Justice WirLiAwS, in giving judgment, said there could 
be no doubt that the plaintiffs battery had achieved a great com- 
mercial success and met a want not hitherto satislied. It was said 
by the defendants that the plaintiffs’ specifications wanted the 
characteristic novelty necessary to support letters patent, and even if 
the plaintiffs’ battery had some new features, they were not such as 
to constitute proper subject matter for a grant of letters patent. 
His Lordship dealt with the specification in some detail, and said 
he had come to the conclusion that the plaintiffs’ patent properly 
construed had novelty and subject matter, aud had uot been antici- 
pated. He, therefore, thought the appeal should be allowed. 

Lord Justice Stirling and Lord Justice Cozens- Hardy were of the 
same opinion, and tbe appeal was therefore allowed with costs. 

The case was argued by Mr. Astbury, K.C., Mr. A. B. Shaw for 
the plaintiffs, and by Mr. A. J. Walter and Mr. G. Hume for the 


defendants. 


Large Valves for High-Pressure Steam.—A_ paper 
was read on December 12th before the North-East Coast Institution 
of Engineers and Shipbuilders, on the subject of large valves for 
high-pressure steam. The author, J. Hamilton Gibson, appears to 
be familiar with the subject. He dealt first with experiments, 
made in conjunction witn Mr. Bevis, on double-beat valves of 
equilibrium type, which, as all know, are in a chronic state of 
leakage. Wheu shut off, these valves will often pass steam enough 
to drive a ship at half speed. The trouble is that two valves 
in one piece cannot be made to make joint on two seatings at one 
time. ‘the valve casing expands and twists, and only by great 
force can a valve be closed tight, an operation which often means a 
neavy stress on the parts. In the great ocean liners the main stop 
valve is worked by aseparate steam engine and worm gear. 

The author next discusses the various means tried for balancing а 
large valve. Тһе common result is that when a ship is standing the 
valves leak. The authors remedy, to be brief, consists 1n 
forming one seat of a thin flexible plate, upon which the valve seats 
itself perhaps ,', in. ora % in. before the other valve comes to seat. 
An elasticity is thus introduced that overcomes the distortion of the 
valve body and any twist of the valve itself. The flexible discs are 
of hard rolled bronze, aud it is во ar:anged that there shall be a 
gmall differential pressure tending to keep the solid valve to its 
geat, which ditference alone needs to be overcome when opening the 
At first the discs were made witb a curled edge for greater 
stiffness. Here, says the author, were we evolving a tlexible valve, 
and tied fast to the idea of stitfness all the time ' However, they 
perceived their own incongistency, and finally used simple flat discs, 
which proved perfectly satisfactory. The valve carries a raised lip. 
The rolling skin should be left on the discs, for it helps to maintain 
their elasticity for a longer time. What ruins most valves is the 
cutting action of the steam between closed faces when a leak does 
commence. The lesson is—avoid a small leak ani a large one will 
not grow up. А mere whisper of steam soon grows into a roar. Ав 
regards ordinary stop valves, closed against pressure, the load comes 
on only when closed, not just before closing. It comag on when, 
the valve being closed, it is necessary to compress its spindle 
to keep it tight. 

With the tlexible seating, as soon as the valve approaches the 
seat, and the rush of steam becomes acute round the edge of the 
discs, this bends and automatically effects final closure. It is 
more difficult to open such a valve than it is to close it. 
The discs may be thin, from 16 to 22 S. W. (i. Finally the author 
suggests that valves are too large. Why, he asks, should a range of 
12-in. pipe have 12-in. stop valves, when a smaller valve will serve ? 
The friction of steam in a pipe is a matter of pipe length, but acon- 
stricted short piece does not do much harm. How many valves are 
ever opened 1 d, which is necessary to give a passage as large as the 
pipe? Usually, three or four turns will represent a “full open valve, 
though nine: turns would be necessary to give an opening of 
3d. Thus witb, зау, 34 turns on the boiler stop valves, and half- 
open intermediate valves, the envines are going full speed with the 
main regulating valves one-third open, and no greater speed results 
from wider opening. Again, separators in the main steam-pipe have 
orifices one-fourth the pipe area and so on. The argument is, why 
not make all valves one-half the pipe area, so that a 12-in.- pipe 
would have 84-in. valves, and a 6-in. pipe 4-in. valves or there- 
about ? 

The author appears to us to be right. Many years ago, Mr. 
Richard Peacock of the M. S. & L. Railway put a blank flange into 


valve. 
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a locomotive steam-pipe, and he tested the loccmotive with 
holes of various sizes drilled through the flange. No difference 
was found in the running until the hole was as small as 14 in., or 
about one-twelfth of the pipe area. Generally in respect of pipe 
sizes these are probably made too large, and it is tolerably certain 
that enormous sums are wasted on valves. Not only is the useless 
ring main idea not yet scotched—it must surely have been a valve 
maker who invented the ring main but valves are too clumsy. 
We recommend all engineers to read this paper of Mr. Gibson s. 
As he says, It is well known that a short obstruction in a line of 
pipe has little effect on the flow. especially of steam. Why not 


deliberately apply this kuowledge to stop valves?" Why not, 
indeed ? 


London Courty Council—The General Purposes 
Committee stated at a meeting of the Councilon Tuesday last week, 
that an offer had been made some time avo to present to the 


Council an electric ambulance for the conveyance of persons injured 
in the streets. 


Purchase of Company Undertakings.—Tne Parliamentary Com- 
mittee prevented a report relating to the Bill which the Council 
recently authorised to be prepared for the purchase of electric 
supply undertakings. In the preparation of the Bill the Council 
gave the Committee some discretionary power as to its form, and 
they now directed attention to the proposal contained in the second 
part ef (2) which was not included in tbe Dill which failed to pass 
last session. The powers sought to be conferred by the Bill which 
the Council decided to approve, may be summarised as follow :— 


1. To enable local authorities in combination to purchase electric lighting 
undor:akir:s. 


2. "Го enabte the Council in cases where local anthorities do not desire thcm- 
selves to exereise their powers of purchase under the bill, to purchase & com- 
pany's undertaking with the consent of the authorities concerned, and to 
require local authorities purchasing in combination to sell to any of the local 
authorities concerned, at their request, part or parts of the purchased under- 
taking within their several districts. : : 

3. To enable any undertaking supplying electrical energy in bulk to which, or 
to the whole of which, the purchase provisions of the Electric Lighting Acts do 
not apply. to be subject to purchase under the Electric Lighting Acts, pro- 
viding that in ease of any existing company supplying in bulk only, the pur- 
ehase price shall be determined jn accordance with provisions of the Lands 
Clauses Acts. | 

4 To authorise the Council to supply by agreement electrical energy to local 
authorities. 

Conversion of the North Metropolitan. Lines.—The report of the 
Highways Committee announced tbat notice had been given to the 
North Metropolitan Tramways Co. of the intention of the Council 
to put in force the provisions of the lease relating to the adoption 
of electric traction for the working of the leased lines. Preliminary 
plans had been prepared by the Council’s officers indicating the 
characteristics of the routes to be dealt with in order to ascertain 
what system or systems it would be advisable to adopt, and the 
Committee stated that they were in communication with the com- 
pany acd with certain of the local authorities in regard to the 
matter. With a view to submitting proposals for the reconstruction 
of the lines, the officers had been instructed to proceed with the 
preparation of detailed plans and with the making of the necessary 
surveys on certain lines. The engineer had represented that he 
would be uvab!e with his present staff to cope with the large amount 
of additional work, and the Committee, therefore, considered that 
the bes: plan would be to employ temporarily a further number of 
assista ts in the engineers department. A preliminary capital vote 
of £4 CON was snuctioned for the preparation cf plans and additional 
assistance. 


More Kail Contracts. The Highways Committee reminded the 
meeting of the authority given to invite and accept tenders for the 
supply of 2,245 tons of track rails, 1,470 tons of slot rails, and 
580 lens of conductor rails for the reconstruction of the lines 
between New Cross and Greenwich, &c. A further quantity of 
520 tens of track rails and 125 tons of conductor tees were required 
for the New Cross, Clapham and Camberwell car shede, and the 
Comunttee had given directions that persons applying for forms of 
tender should he asked to quote prices for the increased quantity of 
each kind of material. 


lieu voltage Transmission,—We read in the Z/ecfrici! 
Iarl! that, at the September meeting of the American Institute of 
Electrical &ngineers, a committee was appointed consisting of 
Ralph D. Mershon, chairman, and Messrs. F. O. Blackwell, C. C. 
Chesney, P. M. Lincoln and R. S. Masson, for the purpose of collect- 
ing data respecting present practice in electric transmission at high 
voltage aud of presenting a report which will indicate the success- 
ful methods which are now in operation, in such form as to be of 
immediate value to electrical engineers. It is within the scope of 
the committee to secure data upon line construction, insulators, pins 
and the like, and the corditions of operation at different voltages 
and under different climatic conditions; to investigate methods of 
testing insulators and to indicate the method or metbods which in 
its judgment. are superior. Also to ascertain the methods employed 
for voltage regulation, the conditions attendant upon the switching 
of high-pressure circuits snd to collect data respecting lizbtning and 
static disturbances and the use of grounded protective wires. 


Appointment Vacant.—A tramway manager at Rother- 
ham at £150. See Official Notices" to-day. 


Society of Arts.—The Council, acting on the recom- 
mendation of the judges appointed by it — Sir William H. 
Preece, K.C.B., E.R S., Mr. Robert Kaye Gray and Mr. Alexander 
Siemcns—has awarded the Prize of £50, together with a silver 
medal, offered for an essay on "Existing Lawe, By-Laws and 


Regulations Relating to Protection from Fire, with Criticisms and 
Suggestions,” to Mr. T. Brice Phillips, sanitary inspector to the 
Uckfield Rural District Council. A prize of £10 with a bronze 
medal bas been awarded to Mr. George H. Paul, and a similar prize 
to Mr. W. Craig Henderson, D.Sc. 


Physical Society.—At a meeting held on December 
12th, Mr. S. Lupton, Vice-President, in the chair, Mr. 5. W. J. 
Smith exhibited and described A Portable Capillary Electro- 
meter.” This instrument is a modification of the torm of capillary 
electrometer which consists of two wide tubes joined by a cylin- 
drical capillary tube, which may be horizontal or inclined. The 
apparatus contains шегспгу and sulphuric acid of about maximum 
conductivity suitably distributed in the tubes. A spring key is 
commonly employed with such an instrument, and keeps the two 
platinum terminals at the same potential unless the spriog is 
depressed. When the spring is depressed, the terminals are put in 
contact with the two points the potentials of which are to be tested 
for equality. In the instrument shown by the author the two wide 
tubes are sealed at the top to prevent evaporation of tbe sulphuric 
acid. The wide tubes are also joined near the top by ancther tube 
which allows free motion of the liquids within the apparatus. 
With this arrangement the instrument is made air-tight, and can, if 
desired, be made air-free by exhaustion of the apparatus before seal-. 
ing. The distribution of the mercury can be altered most easily by 
means of a third cross-piece provided with a tap. To prevent the 
platinum wires forming the electrodes being wetted by the acid, if 
the apparatus should accidentally, or duriug transit, be laid on its 
side or turned upside down, the lower ends of the tubes may le 
slightly constricted above the ends of the platinum terminals. If 
the terminals consist of amalgamated platinum foil the constriction 
is unnecessary. If a spring key is made of brass the contacts fre- 
quently become unsatisfactory through surface tarnishing, aud if to 
avoid this the bearing surfaces are made of platinum, the key may 
be subject to tbermo-electric effects. Such a key cannot con- 
veniently be fastened on the same stand as the rest of the instru- 
ment, for, unless the stand and the support on which it rests are 
very rigid, tbe pressure necessary to depress the spring produces 
suflicient movement of the meniscus, during the act of depression, 
to render the detection of minute changes of surface-tension im- 
possible. These difficulties are overcome by using a key consisting 
of a U-tube closed at опе end, communicating at the other with a 
pneumatic pressure balland containing mercury inthe bend. Three 
platinum wires are fused into the tube, so tbat by squeezing the 
ball the rame change of contacts is produced as by pressing the lever 
of an ordinary spring key. This form of key cau be extended so 
that a slight pressure applied to the tall makes it work as an 
ordinary electrometer-key, and greater pressure reverses tbe con- 
tacts between the terminals and the points under investigation. 
With such an arrangement the sensitiveness of the instrument is 
doubled, and by using a microscope magnifying 50 diumete:s a 
potential difference of ;5.,/,;.th volt can be detected without 
difliculty. The instrument, used as a suriace-iension galvanometer, 
is more convenient than an ordinary galvavometer with a magnetic 
system because there is no suspension, no lamp and scale, and 
practically no levelling. 

Dr. R. T. Glazebrook congratulated the author, and said that 
workers with the capillary electrometer would appreciate the im- 
provements introduced. He said that the author had given the 
minimum IL. M. F. which the instrument could detect, and asked 
what was the maximum E. M. F. which could be safely applied. 
He referred to the advantages of the mercury keys exhibited, and 
remarked that, by their use, many difliculties werc obviated. 

Dr. Lebfeldt said the mercury keys were improvements on those 
used by Prof. Onnes. In these keys the contacts were changed by 
the motion of mercury brought about by tilting. The tubes contain- 
ing the mercury were exhausted to prevent oxidation. 

. Mr. Smith, in reply to Dr. Glazebrook, said thas the maximum 
E M.F. should not exceed half a volt. 


Electricity, Petroleum, and Acetylene for Light- 
houses in Foggy Weather.— We mentioned some time ago that 
an acetylene light had been erected at Altenbrucb, onthe Elbe, as to 
which complaints were made by sailors that it did not penetrate so 
well through mist and fog asdid a petroleum light close by. As it 
is well known that the best fog-penetrating light is one of a reddish 
tint, the suggestion has been offered that the acetylene light should 
be tinted red by suitable glasses. But a red light cannot be made 
by coloured glasses: red giass does not create red light, it only acts 
as a filter, straining out (roughly speaking) all the rays which are 
not red in the original flame, and passing only the red residue. 
Now, since every source of industrial light is more or less white 
in tone, it contains rays of every wave length; and therefore 
when a coloured glass is put in front of it, every component of the 
light is wasted by reflection back iuto the lantern, by absorpticu 
into the body of the glass, and by ultimate manifestation as heat, 
except the aforesaid red. Accordingly, however fearfully and 
wonderfully the glasses may be constructed, the issuing light 18 
only equal in volume to the red rays naturally produced in the 
flame. Monochromatic flames of varioue colours are kncwn to ОШ 
chemists—a flame containing the vapour of calcium or strontium 18 
red, more or less pure; but, unfortunately, these lights have uot 
proved capable of employment on such an enormous scale as 18 
necessary in a lighthouse. Hence, as we cannot at present manu- 
facture directly a pure red light on a commercial scale, it follows 
that the best source of illumination for foggy weather is one 
originally as rich as possible in red rays among its other con 
stituents; distinguishing colour apart, there is no object in putting à 
red glass before it witb the idea of increasing its penetrating 
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power—that power is not increased by such treatment. We 
really want to know which light emits the highest candle- 
power, measured in red rays only, for the same amount of 
money. In practice, as we have said already, the whole question is 
complicated by the desire of mariners to have here a white, there a 
green, and there a red light, although the former are more extra- 
vagant in foggy weather, and the first tends to become reddish when 
shining through atmospheric moisture. Again, when powerful long- 
distance lights are required, a rather intricate arrangement of 
reflectors and refractors is rendered neceseary ; and not only do 
these apparatus become more expensive in a higher ratio than that 
at which their diameter grows, but also the difficulties of making and 
keeping them optically perfect increases with the size of the flame. 
Actually, then, in the construction of a lighthouse to give a powerful 
beam in all kinds of weather, two opposing factors have tc be recon- 
ciled as well ав may be: the lantern itself asks for a minute 
extremely intense source of light; the fog demands a large, 
relatively low-temperature light of small intensity per unit of area. 


Engineering Standardisation.—It is stated in the 
newspaper Press that the Standardisation Committee, which began 
its operations in June, 1901, has now reached some very definite 
results in its labours, and has agreed upon a teries of recommenda- 
tions in several trades using iron and steel, which will shortly be 
published. It is hoped that these recommendations, possessing the 
authority of so representative a body of practical men, will enable 
the great spending departments of the Government to effect a 
saving which is reckoned by millions annually, and will be a still 
more financially important factor outside of Government 
werk by enabling British producers to meet the competition 
of Germany and the United States. The movement was unofficial 
in its origin, but the Government departments have been 
in entire sympatby with the work of the committees, and 
have co-operated in their labours. At the annual dinner of the 
Iron and Steel Institute, Mr. Arnold-Forster, M.P. (Under 
Secretary to the Admiralty), called attention to the enormous 
importance of standardisation and uniformity of tests, and said 
that England was far behind the Continental nations. Shortly 
afterwards a deputation had a private interview with the Prime 
Minister, and received from him assurances cf the support uf 
the Government. The movement owes its existence to a resolution 
o£ the Council of the Institution of Civil Engineers in favour of 
the appointment of a committee to consider the advisability of 
standardising the various kinds of iron and steel sections, and if 
found advisable, then to consider and report as to the steps which 
should be taken to carry such standardisation into practice." The 
Irou and Steel Institute and the Institutions of Mechanical Engineers, 
Naval Architects, and Electrical Engineers were asked to cc- 
operate, and a committee was appointed to undertake the work. 
This committee, which became known as the Main Committee, cor- 
sisted of seven representatives of the Civil Engineers, and two each 
of the other societies co-operating. The work has grown as the com- 
mittees have proceeded, and the original reference has been ev- 
larged 80 as to include committees on the standardisation of 
tests and specifications for iron and steel material used in the con- 
struction of ships and their machinery (presided over by Mr. A. 
Denny), a locomotives committee (Sir Douglas Fox, chairman), and 
electrical plant, with Sir William Preece as chairman. The ques- 
tion of the unification of tests is a very important subject, for it 
will harmonise the standardisation cf sections with the require- 
ments of the engineers, and thus remove one of the greatest difli- 
culties of the British steel maker, who considers that he is greatly 
handicapped by the unreasonableness of the different tests applied. 
There are 15 different committees and sub-committees, composed of 
102 members, the most eminent men in the great iron and steel 
industries, to which the Government Departments contribute 
14 representatives, and, in addition to the institutions already men- 
tioned, representatives have been appointed by the Institution of 
Engineers and Shipbuilders in Scotland, Lloyds, the Incorporated 
Association of Municipal Engineers, Tramways and Light Railways 
Asscciation, the Railway Companies’ Association, tbe Railway 
Engineers’ Association, and the International Testing Association. 
The engineers, shipbuildera, steel merchants, aud the iron and steel 
makers of the country are pressing the Standards Committee 
to publish their series of Standard Sections at the earliest possible 
date. The necessary authorisation has been obtained, and it is 
anticipated that early next month most of the conclusions of the 


Committees will be published. 


Awards,—The Liverpool Engineering Society has 
awarded the Derby gold medal to Mr. John Davidson for his paper 
on ‘High-speed Steam Engines." The society’s medal has been 
awarded to Mr. P. M. Prichard for a paper on Fuel Economy in 


Factories." 


Cooper-Hewitt Lamps.—The Cooper-Hewitt Electric 
Co., of New York, bas been registered in the States with a capital 
of 2,000,000 dols, to manufacture electric lamps, including, of 


course, the mercury vapour lamp. 


imperial Telegraphic Communication,—The appen- 
dix to Mr. Charles Bright's address, which we publish to-day, 
cmb dies a great deal of information in a collected form convenient 
for reference, such as has not hitherto been available in this form; 


and as Lord Brassey said when introducing the lecturer to his | 


audience, Mr. Bright occupies such a pcsition that he was able to 
treat this important subject of Imperial Telegraphic Ccuimunication 
iu a judicial »pirit from all poiuts of view. 


The I. E. E. Dinner.—On Wednesday evening. Decem- 
ber 17th, the fourteenth annual dinner of the Institution of Elec- 
trical Engineers was held at the Hotel Cecil, Mr. James Swinburne, 
the President, in the chair. After dinner there was a commendably 
short toast list. The popular President proposed the usual loyal toasts 
in his characteristic style. The “Institution of Electrical Engineers” 
was given by Mr. J. Balfour Browne, K.C., who made some playful 
references to the assistance rendered to the legal profession by 
electrical engineering litigants, and paid a compliment to Mr. 
Swinburne, who is so well known to bench and bar alike as an 
expert witness. The President, in his reply, turned over some 
very old pages in engineering history, dating somewhere about the 
time of the Pharaohs, and gave expression to his own original ideas 
regarding our present electoral system. The programme had 
arranged that Prof. S. P. Thompson should propose ihe next 
toast, that of “The Law," but unfortunately he was not able to һе. 
present, and his task was therefore performed by Mr. Robert Ham- 
mond, the Institution's new treasurer. Lord Justice Cozens- 
Hardy and Mr. J. M. Astbury, K.C., replied. ‘‘ Our Guests was 
then proposed by Mr. Robert K. Gray, a member of the 
Council, and he coupled with it the names of Mr. W. H. Maw, the 
President of the Institution of Mechanical Engineers, and Mr. 
W. R. Bousfield, K.C.. M.P., both of whom responded. 

It is a pity that something cannot be devised to secure better 
results from the musical portion of this function. The small 
orchestra which played during dinner was practically inaudible 
when once tongues began to wag, and we would wager that not 1 per 
cent. of those present recognised, through the hubbub of voices, 
Dunkler's beautiful Au bord de la Mer," which, we may add, was 
not announced on the programme. Again, when the company 
adjourned to the Victoria Hall to listen to Mr. Ivimey's humorous 
sketches, only those sitting justin front of that gentleman could 
hear anything of what he was saying or singing. The majority, 
having to stand, engaged in voluble conversation, to the exclusion of 


all else. 


THE CENTRAL STATION ENGINEER. 


MR. EDGAR Hesketh, engineer to the Lymington Electric Light 
and Power Co., Ltd., has been appointed resident engineer under 
Messrs. Edmundson’s Electricity Corporation, Ltd., to the electri- 
city supply of Cromer. He takes up his duties early in February. 

Mr. C. 8. WALKER, of Perth, has been appointed third engineer- 
in-charge at Bermondsey. 

Hanley T.C. has appointed Mr. Epwin SEDDON, of Blackpool, аз 
junior assistant electrical engineer at the electricity works at a 
salary of £100 per annum. 

Mr. Joserra W. HADFIELD, of the Sheffield Corporation elec- 
tricity works, has been appointed engineer and general manager of 
the Barnstaple Corporation electricity works. 

The members of the staff of the Sunderland Corporation electricity 
works held their annual dinner on the 17th irst., on which occasion 
Alderman Bruck, the chairman of the Electricity Committee, in 
proposing the toast of the evening, said that when they got in their 
new three-phase plant the station in Hylton Road would be 
entirely filled, and owing to the rapid increase in electricity sold, 
in another 12 months they would have to go in for further extensions. 
Mr. J. F. C. SNELL, borough electrical engineer, in his reply, said 
that for the installation of the three-phase plant he had received 
37 tenders, and the two lowest of them were of foreign manu- 
facture. He was sorry to see that foreign makers were taking the 
lead so mucb, and he thought it was time that English makers 
wakened up a little bit, and turned out macbinery so that tbey 
could hold their own against the foreign competitor. 


NEW COMPANY REGISTERED. 


Severn Electric Launch Co., Ltd. (75,772). — This company 
Was registered on December 17th, with a capital of £1,000 in £1 shares, to 
acquire the business of amusement nud refreshinent contractors, runners of 
electric and other cars, launches and boats, &e., carried on at Stourport as 
the Severn Electric Launch Co. The first subseribers (each with one share) 
are :—J. H. Whittaker, 23, Victoria Terrace, Dudley, electrical engineer: F. F. 
Doogood, Norbury Villa, Droitwich, manager: B. W. F. Whittaker, 88, Himley 
koad, Dudley, electrical engincer; Miss L. K. Doogood, Norbury Villa, 
Droitwich; Mrs. F. Whittaker, 88. Himley Road, Dudley; Miss E. Barden, 
Riverside Café, Stourport; and A. W. Barradale, Priory Street, Dudley, 
solicitor. No initial public issue. The first directors nre J. H. Whittaker 
(chairman), F. F. Doogood, and Louisa K. Doocood ; qualifjcation £50. Regis- 
tered office, Riverside Café, Stourport, Worcestershire. 


OFFICIAL RETURNS OF ELECTRICAL 
COMPANIES. 


Simpson Bros. (of Hapton), Lid. (Electrical and mechanical 


enzineers).— E. 000 debentures created November 25th, 102, charged on the 


@uupany'’s undertaking and property, present aud future, including uncalled 
sapical, have been registered. Nu trustees. 
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Sunbeam Lamp Co., Ltd.—4A second debenture dated Novem- 
ber th. 1902, to speure à sum not exceeding £6,000, charged on the company’s 
undertakiuz and property, present and future, including ancalled capital, has 


beca registered. Holders: C. J. Spence and J. W. B. Peace, Newcastle-on- 
Tyne, bankers. 


Brockie-Pell Are Lamp, Ltd. (66,602). — This company's 
annual return was filed on November vith, when 73,751 shares were taken up 
out of à nominal capital of £80,060. in £1 shares; 28. ба. bas been ealled up on 
euch share, and 178. Gd. per share is credited as paid on 59.714. 


: „An | 221 shares (on 
which £12 ss. ба. has been paid) have been forteited. 


No mortguges ог charges. 
Monte Video Telephone Co., Ltd. (27,208).— This company’s 


annual return was filed on November 19100, when $6,492 preference and 72,680 
ordinary shares had been taken up eut of a nominal capital of £160,000 divided 
into 87.000 preference und 73,000 ordinary shares of £1 cach. £189,172 is con- 


sidered as paid, No mortgages or charges. 


Lanzdon-Davies Motor Co., Ltd. formerly Langdon-Davies 


Electric Motor Cos Ltd 558.0. Issue on December fth of a debentnre for 
£160, part of a series created Ociober 15th, 1007, to secure £6,006, charged on 
the company's undertaking and property, present and future, including uncalled 
capital. No trustees. Total amount previously issued of same sevies, £3,200. 


CITY NOTES. 


Aron Electricity Meter, Ltd. 
THE directors’ report reads as follows :— 


The directors beg to submit the fourth annual accounts of the company. ашу 
audited, for the term of one year ending September Sich, 1902. The audited 
balance-sheet, and profit and loss account are annexed: after providing 
for depreciation and the expenses connected with the deberture issue, 
the directors regret. to reeord. a loss of 46,02 168. d., which, 
after albowing for the balarce of 41.3857 14s. Jod. brought forward 
from last year, shows a net loss on the vear's trading ot £4,645 1s. 94d. 
The directors believe the following to be the main reasons forthe unfavourable 
result of last year's trading: (a) The continued depression of electrical bnsi- 
ness on the Continent during the period under review. (5) The increased 
demand for smaller meters, caused by the change-over by central stations from 
low to high pressures. The company has not yet been able to protitably pro- 
duce a small meter at a price which would compete with tbe less accurate 
meters in the market. Co The absolute necessity of establishing a factory in 
England. The training df the Jabour in order to produce a meter equal to the 
Continental instrument, turned out to be a difficult and costly matter, and the 
technical ͤ staff had to be more than once reorganised. The directors have 
devoted much time лпа attention to remedying these matters. ‘hey are glad 
to inform the shareholders that the sale of meters on the Continent has shown 
some improvement since October Ist. To meet the difficulty of competition 
with the smaller classes of meters, Dr. Aron has already adopted a form of his 
meter for this Special purpose. The meters turned out trom the London 
works under the new management are giving satisfaction. All possible steps 
have been taken to economise the cost of manufacture of the Continental 
meters by concentrating the work at Schweidnitz, but this may be done 
gradually, so AS not to interfere with the rate of production. Sir James Pender, 
Bart., who acted as chairman to the company from its formation, expressed 
a desire that one more familiar with the details of the electrical 
business should assume the chairmanship in order to efficiently 
cope with the various ditticult problems which the board had to 
race. Sir James Pender continues to act as a director, and the board are 
pleased to state that Mr. Hugo Hirst, XI. I. E. E., has consented to be chairman. 
Owing to continued ill-health, Mr. G. B. Byng found it necessary to resign his 
seat on the board, and Mr. S. Blumlein. a shareholder, was elected in his place. 
His appointment is required to be confirmed by the meeting. Two ot your 
directors, Lt.-Col. R. E. B. Crompton, C. B., M. I. C. E., XI. I. E. E., and Mr. Hugo 
Hirst, M. I. I.. .., retire from office by rotation this year, but, being eligible. 
otfer themselves for re-election. Messrs. Price, Waterhouse & Co. have acted 
hitherto as auditors, and offer themselves for re-election, 


On December 18th the meeting of this company was held at Win- 
chester House, Mr. Hugo Hirst presiding. 

The CHAIRMAN, in proposing the adoption of the report, said it 
was to be regretted that on that the first occasion he had the privi- 
Jege of addressing them he had to submit a ratber unfavourable 
report. The difficulties which befell the company, and which 
were clearly and truly set forth in the report, had not 
reached their crisis at the end of last year, as they 
bad hoped, but they continued throughout the year under 
review. Sir James Pender, Bart., who ever since the formation 
of the company had acted with untiring zeal and energy as their 
chairman, found himself confronted with problems which he thought 
might be better dealt with by somebody more familiar with the 
technicalities and intricacies of their business. Were it not that he, 
the chairman, had joined the board soon after its formation, and had 
he not, on various occasions, expressed his personal belief that they 
had a fair chance of success with the Aron meter, he did not think 
he should have liked to have undertaken that responsibility, but 
the assistance promised to him by the late chairman, as well as by 
all his colleagues on the board, including Prof. Aron and his 
etaff, were reasons which encouraged him to try his best to 
get over difficulties which they had explained in their 
report. It was, no doubt, in their power to remedy some of 
them, and with others they just wanted a little luck and the indul- 
gence of the shareholders, wko, he trusted, would give the board 
credit for leaving nothing undone that could in агу way improve 
their position. It should be remembered that a business such as 
tbeirs which depended on one article only, felt the influence of 
general prosperity or depression of individual success or mishaps 
much more acutely than a general business, dealing in a variety of 
articles. For that reason the fluctuation downward during the last 
two years, unpleasant as it was, left them ample hope that things 
would right themselves again. He would endeavour to give them, 
under three headings. an unvarnished view of the situation, neither 
optimistic nor pessimistic, but just as they honestly saw it; viz, 
technically, commercially and financially. First, was the meter good? 
Owing to theirexperience with the London factory, on which he would 
dwell afterwards, they began to be doubtful in their belief ar to the 
high standard and quality of their meter. Theirexperience in London 


at the beginning of the year was disheartening, and knowing that they 
sold a great mauy more meters from Berlin than from London, and 
not being aware that similar complaints existed in such quantities 
over there, inquiries were made through a disinterested party of all 
the principal stations on the Continent who used their meter. He 
had a list of those before him: the Municipal Electricity Works of 
Charlottenberg, of Munich, of Hanover, of Konisberg, of Breslau, of 
Dortmund, of Blankenbure, of Bremen, the Electricity Works of 
Easen, of Magdeburg, of Cassel; the Municipal Water, Gas and Elec- 
tricity Works of Wiesbaden; the Gas, Water and Electricity Works of 
Basle. These works, representing some 20,000 or 30, 000 meters had, 
withoutexcepticn,expressed themselves favourably about their instru- 
ment,and had no serious complaint. Many of them voluntarily offered 
an opinion that they considered it more profitable aud better for 
the use of any central station, even though it were somewhat dearer 
than meters supplied by their competitors. On the strength of 
those reports they gained renewed confidence, and investi- 
gated the case in London, where the business up to that 
time bad been most satisfactory, and even on the up-grade ; 
but meters manufactured here, which apparently worked 
well in the works, developed certain defects after tome time on 
the consumer’s premises. In order to maintain their high 
reputation, they incurred the heavy expense of travelling repre- 
sentatives to visit the stations to put right the defects either on the 
spot or in their works. ‘Those expenses formed one of the principal 
items of the loss incurred by the branch in London. Dr. Aron was 
specially called over here, and spent in the aggregate several 
months in England to thoroughly investigate the cause of the 
defects. As the result cf these investigations, the directors 
changed the entire tecbuical management and the methods of 
manufacture in London which was also a serious expense not 
anticipated. For some little time they would have to bear the 
expense of putting right former failures, as plenty of their friends, 
who were station engineers, had promised to order meters largely if 
those defects were remedied. Their building at Schweidnitz 
Laving been finished it was necessary in order to cheapen the price 
of the méter to contine their work in Berlin to merely assembling 
and testing, and accordingly they had been able to work in 
Schweidnitz with cheaper labour than in Berlin. The industrial 
aspect on the Continent had been, and continued to some extent to 
be, the principal cause of the reduction of the profits. They were 
all aware that electrical concerns on the Continent bad bcen any- 
thing but prosperous during the past year. Their customers cn the 
Continent consisted chietly of private concerns. They had conces- 
sions for the lighting cf various towns, those firms had been com- 
pelled to curtail their enterprise, and it was quite evident 
that the company bad had to suffer with them. Не 
was pleased to say that they had tangible proofs that 
their business was beginning to revive, and let them hope that 
revival would continue. Ihe Paris brauch had really done much 
better than in the previous year, though it did not affect the 
balance-sheet. To consolidate their position in France, they had to 
form & French company last year, in which they held all the sbares, 
and the expenses connected therewith swallowed up what addi- 
tional profits that branch had made. Vienna had done well. From 
America they were at the present moment without definite news, 
but they knew that the business was being pushed ahead there. 
Owing to the change-over of electrical supply stations from low 
to high pressure, the number of small meters required bad 
become a very considerable proportion of the whole meter 
business. Last year they hoped that by turning ont sufficient 
quantities, their present type of small meter could be made 
sufficiently cheap to compete with the cheapest meter in the market. 
Practical results had proved that not to be the case, and whilst 
Dr. Aron had worked hard to bring out a new type of meter which 
could meet with the demand, they were compelled to sell their 
present bigh quality small meters at little or no profit to keep in 
with the many stations that wished to deal with them. On a 
recent trip to Berlin, Prof. Aron had shown to him his latest 
“Baby” meter, and if his hopes and anticipations were realised, it 
would mark an epoch in the history of the company. Their 
financial position was at least as good as it had been at any time 
during their existence. They had over £28,000 in hard cash, 
and a stock of £45,000, which last year stood at £58,000. 
They bad, therefore, liquidated £13,000 through the already referred 
to concentration and simplification of working; he was hopeful 
that, in the coming year, tbey would be able to reduce tbat stock by 
another considerable amount. He bad, witbin the last few days, 
received a letter from Prof. Aron, in which he said tbat he was 
busily engaged in the new meter for small currente, and bis presence 
at that stage of the development of the instrument was of the 
greatest importance. He bad the strongest hopes of the result, 
which would, һе trusted, solve satisfactorily the great difficulty to 
produce a reliable instrument for emaller currents, and evable the 
company to successfully compete in the market. 

Sir JAMES PENDER seconded the motion, and the report, after 
come discussion, was adopted. 


Metropolitan District Railway Co. 


Tnis company beld a special meeting on the 18th inst. at the West- 
minster Palace Hotel,to consider two Bills :—(1) For empowering the 
company to deviate the railway authorised by their Act of 1897 and 
to conetruct other lines, to lay down electric cables, to alter fares, 
to acquire the Hount low and Metropolitan Railway, &c.; and (2) 
for empowering the cuu pany to construct railways and works “aD 
for other purposes.” Nr. R. W. Perks explained the main objects 
of the Bills, which wcre t oth approved. 
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An extraordinary general meeting was then held to sanction the 
creation and issue of new share and debenture capital. In pro- 
posing resolutions with this object, the CHArRMAN said that when 
they made the arrangements for the equipping of the line by elec- 
tricity, tbey agreed to issue in part payment to the electrical com- 
pany £900,60) of the new ordinary stock at 25 per cent.,and the corre- 
sponding proportion of debentures—£133,000— at par. This bargain 
was made when the outlook of the District Co. was nothing like so 
bright as it was now. 

Mr. E. WaLFOnRD asked when it was anticipated that the line 
would be open for electrical working. 

The CuainMAN said that this depeuded almost entirely upon when 
the great power house would be completed, that being the key to 
the whole situation. The District Co. would be ready immediately 
after Christmas to open from Harrow down to Mill Hil. He 
thought they might reasonably expect that within 12 months from 
next spring at the latest they would be running by electricity. The 
resolution was unanimously carried. 

The preference shareholders also beld a meeting to consider pro- 
porals recommended by the committee for giviug the preference 
shareholders a guarauteed dividend according to the offer made by 
the Underground Electric Railways Co., of London, Ltd. Tue 
scheme was approved with a few dissentients. 


Bastian Meter Co.. Ltd. 


Tre fifth ordinary general meeting was held on 18th inst. at the worka, 
Kentish Town, Mr. C. Orme Bast ian presiding. Weare informed that 
the chairman said that the protit made during the last six months had 
been nearly 5 per cent. on the whole capital of the company, but 
that was really no criterion of what they would do in the future. 
So far they had doubled their output of meters. He held the opinion 
that in about five years’ time the price of electricity for public 
lighting would be practically the eame as gas was to-day, aud then 
would commence the period when large fortunes were to be made 
in the electrical industry. They had been successfully developing 
the business in the British Colonies and on the Continent. The 
Spanish market had opened up во well that the directors, being of 
opinion that a large trade could only he safely conducted by manu- 
facturing in the country, were iu negotiation for the sale of the 
Spanish patents. The report was adopted. 


Edison & Swan United Electric Light Co. 


Mr. E. B. ELLICE-CLARR, M. I. C. E. (chairman), presided at Winchester 
House, E.C., over tbe 19ib annual meeting of the above company, 
on Friday. The report submitted was as follows :—“ Тһе directors 
submit herewith the report and accounts for the year ending June 
30th, 1902, based upon the actual working of the whole period, no 
part baving been estimated as in previous years. After providing 
for all charges belonging to the year, and £1,831 13s. 8d. fcr items 


~ which are not strictly chargeable against it, but which the directors 


bave deemed it desirable to include, and excluding the special charges 
hereinafter referred to, the profit and loss account shows that the 
sum of £26,311 18s. 6d. bas been carried to net revenue account. 
Interest оп debenture stocks has absorbed £18,760 18s. 4d.; 
£6,828 4s. 5d. has been set aside as depreciation on freehold and 
leasehold property, plant, machinery and tools; and the sum of 
£1,301 10s. 4d. bas been reserved against the year's bad and doubt- 


ful debts. The directors have also instituted a reserve fund for 


future stock depreciation, to which they have carried, £1,458 188. 6d., 
and they recommend that, in each year hereafter, a sum calculated 
upon the value of the stock shall be added, until & substantial 
reserve has been accumulated for this purpose. The result as 
shown in the balance-sheet is a debit against profit and loss of 
£2,067 13s. 1d. Special charges as detailed in the accounts, amount- 
ing. after deducting the balance brought forward from 1901, to 
£57,724 9s. 11d., forming no part of the working of the period under 
review, have been carried to а suspense account. The cost of 
establishing the business, goodwill, &c., £443,451 88. 1d. has been 
brought forward at the figure standing in the last balance-sheet. 
The directors suggest that these balances be not dealt with at 
present. The freehold and leasehold property, plant, machinery, 
and tools have also been brought forward at the values stated inthe 
last balance-sheet, with the addition of the amount expended to 
June 30th, 1902, less depreciation charged in tbe net revenue 
account. The shares in the Altrincham Electric Supply, Ltd., have 
been taken at par as in previous years. The indebtedness of tbis 
company has been increased by £5,834 18s. 3d. This matter has tbe 
careful attention of the directors, and they hope that in view of the 
steady progress which this business is making, no material addition 
to the amount will be necessary. There has been expended on 
capital account between Мау 31sf, 1901, and June 30th, 1902, 
£15,695 1s. 3d. This was mainly authorised, and the work involved 
was commenced, before the beginning of the financial year dealt 
with in this report. The directors will exercise a strict watchful- 
ness upon capital outlay in future. The Earl of Lichfield resigned 
his seat on the board immediately after the last annual meeting of 
shareholders thereby reducing the number of directors to three, a 
number less than the minimum mentioned in the articles of аввосіа- 
tion. . After full consideration, the directors do not advise that the 
board should be increased at the present juncture. Dr. J. Wilson 
Swan, F.R.S., retires in rotation and offers himself for re-election. 
Messrs. Welton, Jones & Co., the auditors, offer themselves for re- 


election.“ 


The CHAIRMAN, in moving the adoption of the report, first ex- 
plained the reason for the delay in holding the meeting. It was 
the previous custom for the accounts to be prepared by estimate to 
ihe end of the month of June, but in the circumstances which the 
board took oflice they considered that the accounts should be pre- 
pared from actual working. That necessitated enormous investi- 
gation, and with the concurrence of their auditors, Messrs. Welton, 
Jones & Co., they called in the assistance of another outside firm of 
accountants, Messrs. Harwood, Banner & Co., who were instructed 
to make a full and unfettered examination of the company’s affairs. 
The result of their labours had been to confirm the figures of the 
board. The delay hai, therefore, been unavoidable, and the board 
hoped it had not caused any inconvenience to the shareholders, but 
they could not help feeling that the time had been well spent. It 
had been the practice of the board to give the amount of the annual 
turnover, but the expediency of giving the figures of an industrial 
undertaking in keen competition was somewhat doubtful, and they 
might, with advantage, be omitted next year. For the 
past five years the total sales had been as follows: — 
18:8, £226,877; 1899, £208,881; 1900, £320,444; 1901, 
£270,524; 1902, £246,487. It would be observed that the sales 
reached high-water mark in 1900; there being a decline of £50,000 
in 1901, and a decline of £24,037 last year. While that further drop 
was to be regretted, it was proportionately much less, 80 it might be 
hoped that in spite of the greater competition, the downward pro- 
grees of the sales had been arrested. The lamp sales had increased 
by £4,511, notwithstanding that the selling price was lowered early 
last autumn; but the sales in fittings continued to decrease in 
about the same ratio as in 1901, the figures being for 1901 21:8 per 
cent., and for 190221 per cent. Great efforts had been made at the 
Ponder's End works to reduce the cost of production. That branch 
was engaging the continuous attention of the board, for notwith- 


standing the great cheapening of the cost under the new order of 


things, prices continued to drop as rapidly as the more economical 
production—the greatest competition coming from the workshops 
of the “garrett masters" in England, and from Germany, but he 
was glad to say that the state of the industry in that country 
at the present time led one to hope that prices would not continue 
to fall as they had done. The cost of selling on the turnover, 
increased in 1901 oyer 1900 by 3:12 per cent; it decreased by nearly 
1 per cent. in 1902, and, having regard to the increased competition 
in every branch of the business, if might be some consolation that, 
at all events, a check had been put upon the upward tendency of 
that important item. Turning to the other items of the profit and 
loss account, it would be seen that there was a slight increase in the 
balance of discounts, owing to the very prompt way in which the 
company had paid for the goods purchased during the year. The 
stocks had been decreased by £5,598, taking the values on the same 
basis as last year. That was satisfactory, showing that the company 
had disposed of more stock than it had made or purchased. The 
net value of the stock, however, had had to be considerably reduced, 
for, upon making a critical examination of it in detail. it had 
been ascertained that the book prices on which it was valued 
last year were considerably higher than the actual values, having 
regard to its pbysical condition and saleability. An exhaustive 
stock-taking had therefore been made by most experienced men, aud 
from their examination it turned out that last year’s stocks were 
overvalued to the extent of £40,774, so that the stock on hand on 
July 1st last to be carried forward into next year's accounts would 
be of the value of £145,892. That depreciation was a large amount, 
but it must be borne in mind that the fittings stock alone amounted 
to £75,734, and that rapidly deteriorated, not only from changes 
of fashion and the production of similartypes which were put upon 
the market at prices that were constantly beiny reduced, but also 
from changes апа improvements in desiga. Ou the basis of the 
stock valuation he had mentioned, the amount carried to the net 
revenue account amounted to £26,311], as against £19,514 last 
year, and debenture interest had absorbed £18,760. It was 
considered essential as a matter of principle to make some de- 
preciation on the freehold and leasebold property of the com- 
pany, and although only 1 per cent. had beeu set aside this 
year, up to the present time no depreciation had been pro- 
vided under that head. In regard to plant and tools, the value at 
which they were carried into the balance sheet was £81,522. Last 
year nothing was provided for the depreciation of those items; the 
account had, however, been liberally treated in years past, and the 
sums reserved this year appeared fair and reasonable; £15,695 had 
been expended on capital account at the works, almost entirely in 
carrying to completion the plans of their predecessors, which had 
proceeded too far in execution to be stopped, or even moditied. 
Whether this money had been wisely expended was open to question 
Theitem as to provision for future depreciation might appear small 
after what had been said, but the £1,488 188. 6d. was only a 
beginning of what should be a very considerable reserve to equalise 
losses. Last year £59,993 was written off for special losses and 
provision for bad and doubtful debts, although not placed unde 
this head, was really such a charge. A close investigation into these 
accounts outstanding showed that a further sum of £2,114 had been 
found to be irrecoverable. By far the largest part of this 
sum was due from firms on the Continent in connection 
with the Kalk business. Formerly the company had factories 
at Broadheath, Walsall and Kalk, and a special provision was 
made last year for closing down these businesses, amounting to 
£9,069. The factories were not, however, closed so far as outlays 
were concerned. Now all the factories had been closed. In addi- 
tion the lease of the depót in Parliament Street had been dieposed 
of, and the additional expenses of the closing were included in the 
item of additional losses in closing factories which amounted to £8,153, 
and should have been provided for previously. In addition a 
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further sum of £4,858 had been written off additional outlays under 
which term is included obsolete catalogues, outstanding low 
charges, depreciation in fitting up branches, and Joss on the Glasgow 
Exhibition. These brought the total of special charges for which 
the year’s working was not responsible to £57.907, to which might 
have been added £1,831 for loss on work in progress which was 
ordered previous to the new board's management, but which had 
been made a charge against the year's working. A debit balance of 
£57,722 9s. 11d. was carried to the balance-sheet. £5,834 had been 
spent on the Altrincham electric supply. For the year ending 
December 31st, 1901, a gross profit of £1.279 2s. 10d. was made on 
this as compared with £359 1s. 9d. in 1900, and in this undertaking 
the company had an improving property. The result was an adveree 
balance of £2,067 13s. 1d. on the year's working, whicb, added to the 
special charges, brought the total adverse balance to £59,792, which 
would bave to be dealt with in fature accounts. Since being in 
office the board had exercised such economies as had been possible 
to put in force without dislocating the business. Competition was, 
and had been, exceedingly severe, and the board recognised the 
serious difficulties through which the lamp trade in gcneral and their 
undertaking in particular was passing. The rerources of the com- 
pany must be used to improve the quality of the lamp and the other 
articles it produced without increasing the price to the consumer. 
The outlook, although it forecasts a long aud arduous struggle, was 
hopeful while the company retained its reputation for good work, 
and the board believed that with tne economies it had already put 
in force extended to every branch of the company’s business, it 
would in the end emerge succetsfully from its present position. 

Mr. Н. WoLFENDEN seconded the motion. 

Mr. MEETS said it was manifest that the past management of the 
company had been absolutely imbecile, but the only remark he 
would make was that it was absurd to put the goodwill at £443,000. 

Mr. CHEETHAM drew attention to the enormous amount of stock. 

Mr. Laker and other sbareholders criticised various items, but 
placed no responsibility for them on the present board. 

The CHAIRMAN, replying to the observations made, said that the bad 
debts had been accumulating for some time, but the bad debts of the 
company were exceedingly small. The Altrincham business they 
were obliged years ago to take over, but that was a property steadily 
progressing, and he thought it was one of the best things they had to 
look forward to. The cost of sales in a business of that kind was 
exceedingly heavy, but the percentage had been substantially 
reduced as compared with 1900. The present board was not respon- 
sible for the enormous accumulation of stock, and. they had reduced 
stock to the extent of nearly £6,000. As to the policy of having 
depóts for the distribution of their goods, that was & matter which 
was carefully engaging their attention, and it was a very serious 
problem to tackle. They knew precisely wbat each depót was 
doing, and they would not be slow to close any depot which was not 
paying. The adverse balance would have to be dealt with in some 

way. As to goodwill, it was difficult to tell precisely what its value 
was, for obviously if they paid dividends on the ordinary shares, in 
a few years the goodwill would be worth what it was set out at. 
The report was adopted. 


Stock Exchange Notices.—Applications have been 
made to the Committee to appoint a special settling day in and to 
grant a quotation to .— Blackheath and Greenwich District Electric 
Light Co., Ltd. — 50.000 7 per cent. cumulative preference shares of 
£1 each; Typewriting Telegraph Corporation, Ltd.—71,100 ordinary 
shares of £1 each, fully paid, Nos. 1 to 71,100. 


British Electric Traction Co.—The interim dividend 
for the half-year ended September 30th is at the rate of 6 per cent. 
per annum. The directors have issued an interim report in which 
the affairs of the company are gone into in some detail, but any 
further reference to this document we are compelled to hold over 
until our next issue. 


Johnson-Lundell Electric Traction Со. —А meet- 
ing of the shareholders of the above company was held on Monday 
last at the Holborn Restaurant, when our representative attended 
to report the proceedings, but was informed that the meeting was 
private. He was also refused a copy of the report. 


Eastern Extension. Australasia and China Telegraph 
‘o.—The directors have declared an interim dividend for the 
quarter ended September 30th of 2s. 6d. per share. 


Eastern Telegraph Co.—Interim dividend of 1} per 
cent. on the ordinary stock for the quarter ended September 30th 
is announced. 


Cape Electric Tramways. Ltd, — The 


announce an interim dividend of 6 per cent. 


directors 


——— e ''. Ms——nnd 


STOCES AND SHARES. 


Monday Evening. 
CumsTMaAS week this year is a peculiarly broken period in the 
Stock Exchange becau-e of the fact that the House has to assemble 
next Saturday. Thanks fo the settlement in general stocks and 
shares, iu which elcctrical desc:iptions are included, the carry-over 
arrangements have to be done at the end of the week, so that, 


while the greater part of the City prolongs ite Christmas recess, 
the markets must plough a lonely furrow by themselves. The 
action of the Bank of Englavd in raising its charges for loans 
while keeping the bank rate at its previous levcl. has called forth a 
variety of criticism, but the directors have done all that is necessary 
under the circumstances, and the old year will go out with a fairly 
easy money market, unless there should be an unexpected crash in 
the United States. 

The premium on new Westinghouse Preference shares is steady 
at }, and there is a lot of business being done in them. An idea is 
abroad that the Americans desire to get all the control possible 
in connection with the company, and it is said that shares of the 
new issue not taken by proprietors will be gladly subscribed for by 
the people holding the bulk of the ordinary capital, who are, of 
course, principally Yankees. The senior Preferences have slipped 
back to 6. 


By the way, as an example of the somewhat clastic fashion in 


_which affairs may be conducted, we may instance a little incident 


that occurred the other day at tbe meeting of a well-known elec- 
trical company. After his first speech, the chairman said that he 
would address himself to the Ordinary shareholders, which he pro- 
ceeded to do. А question arose, upon which a show of hands was 
taken, and at least one person present voted who had no Ordinary 
shares in his name, although at the time he was fully under the 
impression that he had. Yet no means were taken to find out 
whether this gentleman was entitled to vote. 

Telegraph securities show little or no disposition to improve, 
despite a few dividend announcements that have been recently 
made. The Eastern Co. declares the usual dividend of 1j per cent. 
on the Ordinary stock, but the group fails to recover its lost 
ground, and Eastern Extension shares remain feebly weak. Anglo- 
American Deferred has given way on sales by speculative 
individuale professing to know that the stock will receive no divi- 
dend for the current twelvemopth, and the Preferred is inclined to 
fall in sympathy. Globe Telegraph and Trust Ordinary shares have 
eased off in consequence of the dulness in Telegraph descriptions 
generally. 22 M 

Railway stocks, on the other hand, are fairly well maintained. 
For one thing, holders rarely sell on the eve of dividend declara- 
tions, and for another, there is a happier tone aboutthe market by 
reason of the firmness of Consols. The Electric Railway stocks are 
barely altered since we last wrote, and District Ordinary at 364 is 
unmoved at the addition to the board of Mr. J. Clifton Robinson, 
whose remarkable success with the London United Tramways Co. 
encourages the hope that his presence on the directorate will pat a 
more practical heart into Metropolitan District affairs. With Mr. 
Robinson concerned in its direction, the promise of electrification 
within 12 months, assumes a much more reasonable complexion. 


Electrical Supply sbares are almost motionless, but a good deal 
of talk has been aroused by the issue of the Westminster Co.'s 
circular. This document gives notice that the shareholders are to 
be asked to confirm the action of the directors at the last meeting, 
when it was resolved to distribute amongst the directors, officers 
and staff at par (£5), the 480 new sbares which bad not been taken 
up by shareholders who had the right to claim an allotment. This 
was in February last, when “old Westminsters stood about 12. 
The bonus was, of course, a very handsome one, and the matter 
having been made the subject of a kind of challenge, the resolution 
isto be put to the meeting of proprietors when they next assemble. 
There is little doubt that the board will be confirmed in their 
action, but at the same time the precedent sought to be set by such 
a high-class company as the Westminster Electric, is not a good one, 
and the protestants against it have much to be said for their view. 
Having protested, all tbat is necessary has been done, and they, not- 
withstanding their objections, should follow the excellent example 
set by the classical young lady who, “ vowing she would ne'er con- 
sent, consented.” 

No change bas taken place in British Electric Traction shares 
upon the issue of the latest report. The doeument is welcomed by 
shareholders as affording some slight reply to the nunberless 
criticisms Intely levelled at the company, and tte figures which М 
gives are considered satisfactory. River Plate Electric Lighting 
and Traction Debenture stock has advanced to about 75 upon tbe 
excellent crop reports to hand from the Silver Republic, and the 
returning confidence in things Argentine. | 

Low rumbies of tne aftermath of the Tunbridge Wells telephone 
storm continue to make themselves heard, but to all market intents 
the agitation is over, and National Telephone securities retain their 
harder feeling. The Cape Electric Tramways announces an interim 
dividend of 6 per cent., and the shares are quoted at 21. Advices 
from South Africa tell bow Christmastide is being ushered in by 
great heat, which seems to be eminently inappropriate at the festive 
season. 
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SHARE LIST OF ELECTRICAL COMPANIES. 


TELEGRAPH AND TELEPHONE COMPANIES. 


Stock Closin Closing Business done 

Present or Dividends for the last ng А week ended 

Issue rae Share. | threo years wath. | Dec and. е0 2204, 
1899. | 1900. | 1901. Highs! Lowest 

67,100 | African Direct Telegraph, 4% Debs. = БЕ 24 100 МЕ с - 98 —102 98 —102 > 
: Amazon Telegraph Co.'s shares, Nos. 1 to 25,000 DR x 10 v - E 24— 34 24— 33 ve d 
119,700! Do. do. Б % Debs., Nos. 1 to Sard Rod: © vs 100 я 85 es 70 — 80 70 — 80 bà ee 
748,810 | Anglo-American Telegraph .. 0 Ae es $5 Stock | 78/6 8896 618. 49 — 62 49 — 52 E T 
8,105,580 Do. do. do. 6 y 4 Pref, ee ee oe oo Stock 6 6 6 96 98 — 95 92 md 94 985 92 

8,105,580 | Do. do. do. Deferred "ZO оз Stock | £1 78. бв. 9s. s4— 9 8 — Th 
44,000 | Chili Telephone, Nos. 1 to 44,000 .. A T i v b 4% 5 5 4— 44 4— iy .. 

18,833,300$ | Commercial Cable $100 8% | 8 8 178 —188 178 —188 

1,841,209 Do. do. Bterling 500 year і % Deb. Btock Red. .. | Stock E = m 94 — 96 94 — 96 ws 
16,000 | Cuba Telegraph З x 54 bs x 10 1% 44% 4 96 5 — 6 5 — 6 Vs 
0 үй D ыы Pret. is 54 еа КА E. m s 10 ds 2 bs par 2 — 8 - 
; irect Spanish Telegraph ad te Б 4 4 4 Р 
6,000 Do. do. 10% Cum. Pref. s T 5 E. % 35 7 — 8 — oe 
60,7101 | Direct United States Cable 20 3% | 83% | 3% 101— 103 10 — 104 . .. 
96,800 | Direct West India Cable, 4496 Reg. Deb., within Nos. l to 1, 200, Red. 100 се Hr 57 100 —109 · 100 —108 T sre 
4,000,000 | Eastern Telegraph, Ord. Stock ae: Stock | 7% | 7% | 7% | 122 —127 122 —127 124 122 
1,955,565 Do. 84 95 Pref. Stock 100 - 55 vs 89 —. 92 89 — 93 914 is 

8050 —— Do. 4% Mort. Deb. Stock Red. Btock | .. n A ос, 106 Er 1 1064 
| astern Extension, илан and China Telegraph 10 7 7 7 . st 

320,000: Do. Deb. Stock gr Ё Stock ® 3 JN 107 —110 107 —110 « . 

800,000 | Eastern & South ма Tele., 49% Mt. Db., Nos. 1 to 8,000, red. 1909 | 100 54 sx es 99 —102 99 —102 : T 

200,0001 Do. do. 4% Reg. Mort. Debe: (Mauritius Sub.) E to 8,000 25 i m js 99 —102 99 —102 96 27 T 

180,227 | Globe Telegraph and Trust : : v : 2 10 5196 5196 53% 9 — 9 818 88 

180,042 Do. do. 6 % Pref. ʻi x e x ks 10 EN is P 18 — 1 18 — 134 1 55 

150,000 | Great Northern Telegraph, of Copenhagen ; x 10 124% |15% |15% 26 — 21 96 — 21 Р 

70,000 Halifax and Bermudas Cable, 44 % 1st Mort. M Eos | 100 N .. 100 —108 100 —108 
17,000 | Indo-European Telegraph е is - 25 10% |10% |10% 89 — 4 89 — 48 "n i 
100,0001 | London Platino-Brazilian Telegraph, `6 o6 Debs. s s .. | 100 MN. б pen 101 —106 101 —106 T oy 
2,680 | Montevideo Telephone, Ltd., Ord. Nos. 1 to 72, ũꝶꝶ ᷑ nm 1 24 i Ме i- à i- à "e sis 
86,492 Do. do. 5 I to 86,4 ss oe 1 5 i ў 1 1 x ВЕ 
1,983,338 | National Telephone, Pref. Stock .. S | 100 5 5 Ф 5% 92 — 94 92 — 94 984 98 
1,966,667 Do. do. Def. f. Stock oe ee ee ee ae ee 100 ee 64 xd 698 — 65 68 — 65 64 oe 
15,000 Do. do. 6 % Cum. Ist Pref. .. $3 M Pa is 10 6 96 6 6% 1 1 1 18} ee 
15,000 Do. do, 6 % Cum. 2nd Pref. + Es 10 6% 6 6 & 114— 12 114— 1 T 
250,000 Do. do. ^, Non-cum. 8rd. Pref., 1 to o 250,000 5 5% | 5 b 5 — 2 us 
2,000,000 Ро. do, Deb. Btock Red. К Stock | 84% 84 8490 95 — 98 95 — 98 2% 

600,000 Ро. йо. Deb. Stock Red. 100 $s 4 4 @ 101 —105 101 —106 T 
171,504 | Oriental Telephone t Elec. Nos. 1 to 171,504, fully paid 1 5 6 f 6 1 . 1 í aL 
100,000} | Pacific and European Tel., 4 % Guar Debs., 1 to s ,000 100 d. us ee 99 —102 99 —102 m 

11,8899 | Reuter's . m 8 5356 5 96 5 96 64— 1% 64— 1% . . 

3,308 | Submarine Cables Trust A we ite Cert. 5 us a 110 —120 110 —120 28 

58,000 | United River Plate Telephone b 7 7 96 1% 5 — 5 5 — 54 . .. 

40,000 Do. do. 5% Cum. Pret. Nos. 1 to 40, 000 6 bá si ч 44— 5 44— 5 m 
179,9471 Do. do. b % Debs. .. | Stock è 2s à 102 —106 102 —106 es ee 

5,0609 | West African Telegraph, Shares M А 10 zs js i 8— 4 з — 4 - A" 
,008 | West Coast of America, Nos. 1 to 90, 000 and 58, 001 to 53, 008 . 24 vs v3 ET 0 — 0- i ps ks 

150,0001 Do. do. 4%, Debs., 1 to 1,500 guar. by Braz. Bub. Tel. 100 К m A 98 —101 98 —101 ex А 
267,980 | Western Telegraph, Ltd., Nos, 1 to 207,930 5 * 10 79, | 7% | 71% 114— lijxd.| 1H— 1ljxd.| H IN. 

75,0001 Do. . do. 5 % Debs. 9nd series, 1906 is 100 Pi is ёз 02 —105 —106 - - 
400,000 Do. do. 4% Deb. Stock Red. T 100 T ЫЎ Е 99 —102 99 —102 К А 

88,821 | West India and Panama ao apb 10 826 4% - 15 — EB i Йй . 

81,563 s do. 6 DA Cum. Ist Pref. 10 ios Vs ss 1 — 

4,669 Do. do. Ho: 6 % Cum. 2nd Pref. 1 ‘ita 10 $a 9— 4 8— 4 e^ 

80,0001 Do. do. do. 5 % Debs., Nos. 1 to 1,800 ..| 100 100 . 108 100 —108 

ELECTRICAL RAILWAY, MANUFACTURING AND INDUSTRIAL COMPANIES. 

20,000 | British Aluminium 7 % Cum. Pref. "A сёз 10 ; 53% - 8 — 4 8 — 4 T T 
800,0001 Do. do. b 1st Mort. Deb. Stock Red. ae ee ee Stock ee ee oe 75 A era 80 75 — 80 oe oe 
100,000 | British Electric Traction › - TIL T 10 8% | 9% 9% 123— 1 121— 121 14 "t 
100,000 Do. do. 6 05 Cum. Pret. $ 10 vs bas ax 12 — lv 11 12 121 11 
600,0001 Do. do. Perpetual Debenture Btock Stoc es es 124 —127 124 —127 126 125 
100,000 | British Insulated Wire Ord. a ; bs d 5 20 15 T | 10% 7 8 7 8 Ti 5 
100,000 Do. do. 6 % Cum . Pref. аж "m 5 uA in 6 6 ёч . 

50,000 Do. do. ux ^ 1st Mort. Deb. Red.. . oe 100 oe ae oe 103 —106 105 —108 [x ee 

50,000 *Browett, Lindley & Co. (1899), Ord. ta £1 i 8 % Y 12/6 to 13/6 12/6 to 13/6 5% a 

50,000 |4 Do. do. 6% ‘Cum. Pref. .. £1 е" 6 re 16/6 to 17s. 16/6 to 17s. $a e 
105,791 | Brush Electrical Engineering, Ord., 1 to 105,781 . 2 54% 5% Nil 1— 1 i— 1 х2 .. 
150.690 Do. do. Non-cum. 6 % Pref. 2 6 96 6 9o 8 96 1— 1 1 — 1 .. . 
25.0001 Do. do. Hi % Perp. Deb. Stock Stock T "T ss 100 —108 100 —103 А А 
2,0001 Do. % Perp. Ind Deb. Stock Stock = = 93 — 98 93 — 98 í А 

0, 000 Callender's Cable бй дей shares E 5 15% ‚15% 20 % 14 — 15 14 — 15 as $3 

0, 000 Do. do. do. 5 % Cum. Pref. b eG] = 6 T .. 

90,0001 Do. do. do. 43 % Ist Mort. Deb. Btock Red. Btock е T 109 —118 109 —118 1095 1004 

+.360,014 | Central London Railway, Ord. Stock as Stock М" ; 4% 106 —109 107 —110 T in 
494,093 Do. do. 4% Pref. Stock. Btock f а 4% 105 —108 105 —108 107 б> 
494,998 Do. do. Det. do. Stock - T 4 96 106 —109 107 —110 1 v 
1,830,000 | City and South London Railway Stock 1150 13% 2 ? 75 — 16 743— 754 1 754 
85,000 Crompton а Сеш Non I а Dii € 1 £10, A 8 7 8% 74 8 — 8 " е5 
. b st Mort g. 0 an T PE 
100,0001 Bot to 11.000 of 250 red. E 8 8 101 —106 % | 101 —106 % 
99,261 | Edison & Swan United Elec. Light, IS A t shares, £8 paid, 1 to 99, т! Б 69% 2405 ix I- ў - af a 
17,139 Do. do. “ A"' shares, 01—017,189 . . b 6% ; ud 1 2 1 - 
344,0281 Do. do. 4 % Deb. Stock Red. 100 sa ve "T 74 — 78 74 — 78 ev 
100,0001 Do. do. 596 2nd Deb. ВЕ аш: Certs. all pd. 100 ©» bs i 77 — 82 Ti — 92 T 
112,100 | Electric Construction, 1 to 112,100 .. 2 6 % 6% 6% 1 1 1 2 с . 

81.390 Do, do. 7% Cum. Pref., 1 to 31,990 К 2 ee 6 1 2 2 = 
182.5001 Do. do. 4% Perp. Ist Mort. Deb. Stock Stock 4 is 99 —102 99 —102 M š 
25,000 General Electric | Co. (Hh. 5% % Сит. ue . . 10 5 5% 10 — 103 10 — 103 ; А 
200,000 Могі. Deb.. oe ee ee ee Stock es ee 99 —102 99 —102 P . 
$5000 | Healey's (W. T.) Telegraph n Works. Оа... ш... 5 16 % 20 % a% | 1 n 16— 17 ; ; 
85,000 Do. do. 4 Pref oe es b 44% 4% ee oe eb 
48,050 Do. do. ort. Deb. Stock Stock íi V 109 —118 109 —113 vs А 
50,000 India-Rubber, Gutta-Percha & Telegraph Works 10 10 % 10% 10% 214 204— 214 20$ 
800,0001 Do. do. do. 4 1% ist Mort, Deb. 100 " EN Ms 100 —103 100 —108 i» А 
37,500 птар ‘Overhead Railway, Ord. .. 10 83 8196 14% ey Е 
10,000 Do. do. Pret. £10 paid oe ee oe ee 10 5 ee ee 1 9 1 ee . 

7,000 "Бай: (Thomas), Ltd., Ord., Nos. 1 to 7, T" is T ёз 10 n sa E 14 144— 1 "€ . 

sRosling & Fynn 6 % Cum. Pret. : bx ks xà 9 41 i 6 ка .—.. 19/0 to 20/0 T 
87,950 | Telegraph . and Maintenance... 12 |15% |1% 20 % 87 — 40 87 — 394 
150,000: Do. 4% Deb. Бї, Nos. 1 ENG 1,600 Red. 1900 100 КР is ks 102 —105 102 —106 Те 
510,000: | Waterloo & City Railway, Ord. Stock 100 8% 8% 8% 93 — 96 — 944 


t Quotations on Liverpool Stock Exchange. 
$ From Bradford Share List. 


t Unless otherwise stated all shares are fully paid. 
J From Manchester Share List. 


LATEST PROCURABLE QUOTATIQNS OF SECURITIES NOT OFFICIALLY QUOTED. 
Oldham, Ashton, and Hyde Electric (£10 рі, А Ord., 18—14, 


Consolidated Telephone Construction and Maintenance, -n · 


National Electrio Free Wiring, 2—1. 


0 pd.), 10—11, 


Bank rate of discount 4 per cent. (October and. 1909). 


p 
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d Stock Е Closing Cloeing 
тА à NAME. or d for the Quotations uotations 
Share. Tees Dec. 17th. 
t 1899. | 1900. 1901. 

100,000 | Blackheath m Greenwich Dist. Electric Light, Ord.. А 1 5 vs К — й— 
100,000 44% 1st Deb. Stock, Prov. Certs. sè 100 we Eu us 110 —113 110 —118 
20.000 | Brompton & Kensington Electric Light Sup., Ord. 1 to 70,000 5 6% | 6% | 8% 91— 1 9i— 1 
50'000 Ch C d Strand El Suid Sap 1% Cum. Fre. 8 |g 9% [109 9— 9 a 

А aring robs an Зе ectrici y Supply А 5 1 
70,000 Do, do. 45% Cum. Pref. ; 5 m % m 
40,000 Do. do: City Undertaking "4 % Сиш; pt У 5 is i T 4 
250,000 Do. do. 4% Deb. Stock Red. А 100 a - ER 103 —106 xd| 103 —106 
44,436 Chelsea Electricity Supply, Ord. e Р 5 6% 54% 4 96 
150, do. % Deb. Stock Red. . А Stock 22 M Nu 110 —113 110 —118 
70,595 | City of London Electric Lighting, Ord. 40, 001—110, 595 М 10 4% 0 96 5% 94—- 104 — 1 
0.000 Ро. б % Cum. Pref., 1 to 40,000 10 6 3X 6% “> 18 — 14 13 — 14 
400.0001 Do. 5 % Deb. Stock, Scrip. (iss. at 115) all paid. А га " X 5 124 —129 124 —129 
300.000 Do. 44°, 2nd Deb. Stock, Prov. Certs., all paid .. 100 s v wi 104 —107 104 —107 
40,000 | County of London & Brush Prov. Electric Lighting, Ord. 1—40, 000. . 10 4% 4% 4% 
20,000 Do. do. do. 6 96 Pret., 40,001—60,000. . 10 6 96 6 96 s 12 — 13 12 — 13 
400.0001 Do. do. 44% Deb. Stock, Prov. Certs. (all paid) Red 2s 2s am 109 —112 109 —112 
50,000 | Edmundson's Electric Corporation, Ord. Shares | ve 5 6% 1% 1% 6 — 61— 
30,000 Do. do. 6 % Cum. Pref. . - "M $3 23 6 — 6 — 
140,000 Do. do 475 Ist Mort. Deb. Stock 100 - “> ys 107 —110 107 —110 
21.000 | Kensington and Knightsbridge Biectric, Ord. > 5 119% 12 % |10% 10—11 10 — 11 
90,000 Do. do. do. 4% Debenture Stock .. | Stock Pe ‘ct р 101 —104 101 —104 
110,000 ondon Electric Supply Corporation, Limited, Ord. .. 8 "T TA T 12— 1— 2 
49,440 Do. do. do. 6 % Pref. . 5 ves се E 5— 55 5 — 51 
250,0001 Do. do. do. 4 % 1st Mort. Deb. Stock Red Stock s 2 "T 95 — 98 xd 96 — 98 
100,000 | Metropolitan Electric Supply, 1 to 100,000 . x 3 10 5 96 6 96 64% 1 164 14 — 15 
220.0001 Do. do. 5 Ist Mort. Deb. Stock ; Же 2 zs we 109 —114 109 —114 
250,0001 D. do. 34% Mort. Deb. Stock Red Stock 99 —109 99 —102 
10,52 | Notting Hill Electric Lighting "n è as 10 144— 1 14 1 
40,000 St. James’ and Pall Mall Electric Light, Ord. T 144% 144% | 144% 14 1 14 15 
000 Do. do. do. 7 % Pref, 20,081 to 40,090 | 5 à |179 | 1 9 
150,0001 do. do. 84% Debi Stock Red .. 100 "x m ; 98 —101 98 —101 
12.000 | Smithflc Pi Markets Electrio Supply, Ord. 5 Я ка не 1— 2i l— 2 
60,0001 Do. 4% eb. 100 i'i T i5. 80 — 90 80 — 90 
65.000 | South London Electrioity Supply, Ord. 5 $3 Ps s 3 — 3 — 
80.000 | Urban Electric Supply, Ord., £1 pd.. n 5 ag m T M- 4 9í— 4 
30,000 Do. do. 5 % Cum. Pref., £4 ра. .. 5 ie - ~ 4 — 
110.00 | Westminster Electric Supply, Ord. : 5 18 % 104% 104% 11 — 12 11 — 12 
25,141 Do. do. 5 95 Cum. Pret. 5 Hs n 


* Subject to Founders Shares. 


: Unless БЕГ stated all shares are fully paid. 


Business done 


week ended 
Dec. 22nd, 1902, 
Bight: Lowest. 
94 i 
12 
бй Sk 
109 | 10 
ор | 
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MARKET QUOTATIONS, Monday, December 22nd. 
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CHEMICALS. &c. | Last week. This week. Inc. or Dec. METALS, &c. (continued). | Last week. This week. Ino. or Dec. 
а Acid, Hydrochloric sx . percwt, Б/- 6/- d g Copper Rheet ie 2s per ton £65 £65 р: 
а „ Nitric.. «ж s eo percwt, 22/- 22/- ie g " od. per ton £65 £65 45 
a „ Ox ali... „ perewt.| 82/- | 327 Ki е „ (Electrolytic) Bars .. per ton £55 £55 5 
а „ Sulphuric .. EN . percwt. | 5/6 5/6 - e " ч Sheets.. per ton #18 £73 Е 
а Ammoniac, Sal .. per cwt.: 42/- 42/- "T e is Rod .. per ton £61 £61 m 
a Ammonia, Muriate (erystal) .. рег ton £33 10 £33 10 EA e Уз i H.C. Wire perl 7d. 7d. i 
a .. рег ton £30 £30 АР J Ebonite Rod .. per lb 8/- " 
a Bleaching powder . s .. рег ton £1 10 £4 10 ‚+ " Sheet > per lb 5 / 5 / " 
a Bisulphide of Carbon EY .. рег ton £15 £15 ` n German Silver Wire per lb 1/44 1/44 wa 
a Borax. БА - .. рег ton £13 £13 А h Gutta-percha fine .. es per lb. 8/- 8/- | 9" 
a Benzole (90 о) ед ue .. per gal. 77. 7j- А h India-rubber, Para fine .. per lb. 3nd, 1 8/74. n 8 3/74 i 
a 51 (50/90 % ie .. per gal. 5/6 5} A $ Iron, Charcoal Sheets per ton m 
a Copper Sulphate .. is .. per ton £17 10 £1710 А „ Рік (Cleveland warrants) per ton 47/6 $16 Ps 
a Lead, Nitrate : 9 5 per ton £24 £24 ‘ 4 „ Forgings, according tosize per ton From £11 | From £11 | vi 
a „ White Sugar per ton 431 £31 í ,, Scrap, heavy .. per ton | 47/6 to 50/- | 47/6 to 50/- ae 
а „ Peroxide... perton | £27 10 £21 10 i „ Wire, galvanised No. 8 .. per ton 440 15 £9 16 | 
a Methylated Spirit .. a .. per gal, 2j 27 > { 5 to 711 to |! 
a Naphtha, Solvent 90% at 160°C). per gal. | 5/6 5/6 g Lead, English Ingot рег ton 1410 163 £1126,| doo. 
a Potash, Bichromate, in casks .. per lb. 84. За. : 7 $3 Sheet per ton £.3 £18 
a $i Caustic (75/8055). . per ton | £21 £21 к т Manganin Wire No. 28 . per lb. 8/ 8/- 
a е Bisulphate per ton £35 £35 є g Mercury .. per bot. £8 15 £8 15 
a Shellac J .. per cut. 130% 130j- V d Mica (in original cascs) small . per Ib. | 3d. to 9d За. to 9d. | 
a Sulphate of Magnesia 92 .. per ton £4 10 £1 10 ie d „ » уз medium per Ib. )/9 to 2/9 1/9 to 2/9 | 
a Sulphur, Sublimed Flowers per ton £6 5 £6 5 жа d „ large .. per lb. 8/3 to 7/8 34 to 7/8 
a 5 a ered T .. рег ton 45 10 £5 10 ex p Phosphor Bronze, plain castings per lb. | 114d. to 1/2 114d. to 1/2, 
a эз Lum Ex per ton £5 £5 «ә P ўз rolled bars & rods per Ib. 1/- tc 1/3 1/- to 1/3 
a Soda. Caustic (while 70 %) per ton £10 15 £10 15 85 p j не per lh. From 1/2 | From 1/2 
a „ Crystals .. рег ton 43 43 o Platinum per oz. £4 
a „ Bichromate, casks.. .. per lb. 2434. 24d. p Silicium Bronze Wire . per lb. 9d. to 1/- | 94. to 1/- 
i Stee , Magnet, acc'd' g todesc'p per ton £58 58 

METALS, &o. i „ „ in bars ast ee k^ 118 
b Aluminium Ingots, іп ton lots .. per ton £148 £148 g Tin, Block .. per ton | | to £119 to zi | 
b 5 Wire, in ton lots per ton £224 £224 g „ Foil per lb. | 1/6 1/6 | 
b Sheet, in ton lots .. per ton ? aul T сабо £180 n Su Noe Nos. 1 to 16 T per lb. 1/64 1/64 

Babbitt’ Б metal ingots .. per ton 40 to £1 to P i nti-friction e g— 
: Brass (rolled metal 2" to 12”) besis per lb. 64d. | „White Ant” brand . рег ton £36 to £60 , £36 to £60 | i 
e „ Tube (brazed) per lb. 1. ] j Yarns, 2/10s Grey Cotton, on aD ‘le per lb. 7d. d. | 3 
€ s » (solid drawn).. .. per lb. 67d. 634. j „ 61са. Flax. per lb. 53d. bad. | es 
c „ Wire, basis., .. .. per lb. 61d. ta. j „ 3 piy 10 Ibs. Russian . per Ib. sjid. stad. 2s 
c Copper Tubes (brazed) » .. per lb. Я Bid. ј » 10 lbs. Russian, single .. per Ib. | d. А | oe 
e „ (solid drawn) .. per lb. 9d. 9а. „ 180 lbs. Jute rove per ton £1111 £11 11 ME 
g Copper Bars (best selected .. per ton £65 £65 k Zinc, Sh't(Vieille Montagne bnd. ) per ton | £23 £28 | . 
a Messrs. б. Boor & Co. f India- Rubber, G.P. and Teleg. EE | k Measya. Morris Ashby, Limited. 

: b The British Aluminium Co., Ltd. , g Messrs. James & Shakspeare. Co., L Quotations m Messrs. W. T. Glover & Co., Ltd. 
Quotations J e Messrs. Thos. Bolton & Sons., Lid, | Gn ne , < h Messrs. Edward Till & Co. lied by ) ^ Messrs. P. Ormiston & Bons. 
supplied by | 4 Messrs. F. Wiggins & Sons. supplied by i Messrs. Bolling & Lowe. supphed DY | o Messrs. Johnson, Matthey & Co., Ltd. 

e Messrs. Frederick Smith & Co. j Messrs. Walter H. ddp dde Co., Ltd. 


Week 
Compr ny. ending 
Blackburn Corp. Trys. .. | Dec. 12 
Blackpool and 'leetwood » 19 
Bristol Trys. & Car. Co. » 19 
British Elec. Trac. сэ :— 
55 Vs ET . " п 
Devonpo is 
Dudle eee „ 12 
Gateshead „ 12 
а йе „ 12 
Greenock—Pt. Glasgow » 12 
Hartlepool va ae „ 12 
Kidderminster .. 905 „ 12 
Merthyr .. 858 T » 12 
Middleton sa vs | „ 13 
Oldham-—Ashton ory [1] T 
Poole os ee ee! [I] 
Potteries es А w 12 
Rothesay. .. > » 12 


— ый 


Receipts for 


TRAFFIC RECEIPTS. 


p The Phosphor Bronze Company Ltd. 


— 7T 


—— — — — 


Miles , Receipta for Miles 
the week, | Total to date. open. een de weeks Total to date. open. 
3 Company. dike ae „„ 
E Inc. or А Inc. or This |Last 
Amat. 120,01 Am'nt. US Ses |Last H Am'nt dec.“ Am'nt. dec.* |year. year. 
to — peo ы Зра 
£ | £ | £ £ Я 
598 — 18 80,743 | + 3.920 1 1 B.E.T. Co. . £ £ £ £ 
142 7| 90483|— 166 74 i Southpo .. Dec. 12 186 | + 80 12,712 + 4,663 1 
„ i|. e as КҮТ E 105 | — 
146 д 801 = — -— = aunton.. ee ee [1] ia "Moa 
334 |— 28 | 91,201 | + 1,176! 6 | 6 58 Tynemouth yy | o» 12 18 | + 81| 14,465 + 2,066 " 
637 4 78 | 87,812 | + 4,610 183 | 183. 927 eston - super- Mare.. | „ 10 21 — 5 ol я 
1,648 | 1 SS Wolverhampton Dist.| „ 12 287 | +193 | 11038! + 7,191 | 1 
VV 4 Ce Gul London Railway 18 | 7,329 | +471 | 160,339 | +12, 6 | 6 
148 — е — — n r] , 
409 | + 45 | 24,702 | +18,891 | 7 7À E пу апа ты Ry. = 21 | 8,899 | +157 ' + 22,388 i 6 
196 | + 96 | 12,446 | + 1,247 4 ncaster — — — — — 
s7 |— 5| 608 4 614 3 Dover Corporation „ 18| 19 | — 19| 10m8 + | 17] 8 | 8 
"HELF PAPIER EC AERE CAES AE n 
3 — 10,808 — — ast Ham Tramways .. 60 ' 
405 + 19 | 26,866 | + 1,676 5 8 8 Glasgow Corp. Trys. ..| , 18 11,516 1,826 842,861 | — 5.026 б s 
162 | 5| pr 4010 pus Liverpool Overhead Ry., 1 | үз |+ r £e Mj M 
450 80 | 74,794 | + 4,910 ы ewoaste Corp. А — — -= | 
149 E 7| deua ед. ei us Annderiand Corp. Try. | 4 14 962 — 7 — — m.m 
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IMPERIAL TELEGRAPHIC COMMU- 
NICATION.” 


‘By CHARLES BRIGHT, F. R S. E. 
(Concluded from page 1049.) 


APPENDIX.—ÉTATISTICS, TECHNICAL Data, &c. 


Total Length and Capital Value of Cables so far Laid. Тһе total 
length of telegraph cable laid at the bottom of the sea down to the 
present time is over 200,000 nautical miles, representing about 


50 millions sterling. These last figures are the actual capital 


originally invested in the various cable companies. The present 
market value of their united capital greatly exceeds that figure, 
the shares of the “ Eastern” Co., for instance (which own by far 
the largest individual cable system), being worth 50 per cent. more 
than their original value. 

Subsidies.—The following are some of the more important 
subsidies paid by the Governments concerned :— 

In 1869 the West India and Panama Telegraph Co. had certain 
subsidies for interinsular cables from English and French Colonies 
in tbe West Indies for 10 or 12 years. 

Some years later subsidies amounting to £32,400 per annum for 
20 years were obtained from the Australian Government by the 
Eastern Extension Telegraph Co. for telegraphic communication 
with Australia. A little later a sum of £4,000 was voted for a 
cable from Australia to Tasmania. 

In 1879 the Eastern and South African Telegraph Co. was sub- 
sidised by Government to the extent of £55,000 per annum for 20 
years for the cables on the east coast of Africa from Aden to the 
Cape, i. s., £35,000 from Great Britain, £15,000 from Cape of Good 
Hope, and £5,000 from Natal—about sufficient to pay for the cable, 
in fact. It may be remarked that the cable was very urgently 
needed at that time. 

In 1885, the African Direct Telegraph Co. (of the Eastern” 
group) laid cables down the West Coast of Africa to the Cape, sub- 
sidised annually for 20 years by £19,000 from Great Britain and 
£6,000 from Germany. In the same year the West African Tele- 
graph Co. (now absorbed with the “Eastern” group) obtained 
£32,000 from Portugal and £12,000 from France for cables estab- 
lishing communication with these countries’ colonies on the said 
coast. These were annual subsidies for 23 years. 

A few years later (1893) the Eastern and South African " Co. 
laid & cable from Zanzibar to Mauritius, vid Seychelles, subsidised 
by the Home Government to the value of £28,000 per annum for 
20 years. | 

In 1889 it was agreed by tbe Home Government to pay £8 5(0 
& year for 20 years to the Halifax— Bermuda Cable Co. for a cable 
between those points. 

In 1896 the Direct West India Cable Co. entered into an 
agreement with the Home Government for £8,000 a year for 20 
years in respect to a cable between Bermuda and Jamaica. 

Cable Construction and Shipping Output of Great Britain.—About 
100 N.M. per day. 

Oost of Construction.—The cost of a submarine telegraph cable 
may nowadays be roughly estimated at £150 per nautical mile, but 
this figure varies a good deal with the working speed aimed at, 
as well as on the length of section and other considerations. | 

Speed of Cable-Laying.—About 7 knots, but up to 10 sometimes. 

Slack.—5 to 15 per cent.—average, 10 per cent. 

Cost of Laying.—The cost of its submersion may generally be 
roughly estimated at about half as much again as tbe cost of con- 
struction. 

Life of a Cable.— This can be almost anything from 5 to, say, 25 or 
even 30 years, i.e., before it gets into such a poor state that it becomes 
cheaper to lay a new line than to risk the chance of protracted, and 
possibly unsuccessful, attempts at repair.t Nowadays, when the 
type is carefully selected subsequent to a complete survey —assuming 
that the cable is of good manufacture and carefully laid—there is 
no reason that it should not last the longer period named, provided 
that the bottom be ooze, aud tbat there is a complete absence of 
casual sources of detriment, such as earthquakes, ships’ anchors, 
rocks, coral, sharks, saw and sword-fish, teredoes, vegetation, plant 
life, obnoxious minerals, or submarine springs—all found in shallow 
rather than in deep water. 

Two inches of good substantial mud or ooze, which may, as a 
rule, be found in deep water, are the best possible preservatives 
for а cable; and “the deeper the water, the better the bottom, the 
safer the cable," may safely be taken as an axiom. 

Probably the record case of freedom from repairs, is the “ Brazilian 
Submarine "$ Co.’s Bt. Vincent— Pernambuco cable, which lasted nine 
years after being laid before any sort of fault showed itself— even in 


the shallow water approaches. 


* An address given before the London Chamber of Commerce on 
Thursday, December 4th, 1902. 

f This sum was first paid in 1897 in order that the '" Eastern 
Kxtension " Co. should duplicate the Penang-Australia cable, which 
had been frequently interrupted since it was first laid in 1870. 

+ On the other hand, by successive renewals from time to time, as 
necessity arises, a cable might, perhaps, in some instances, be kept 
going almost indeflnitely, thereby saving a heavy expenditure all at 
once. 

$ Now the Western Telegraph Co. 


Cost of Maintenance ; Duration and Cost of Repairs.— The main- 
tenance of a cable is usually put down at something between 
£6 and £8 per N.M. per annum. There is, however, a great 
element of luck attached to this—to wit, the £95,000 entailed 
in repairing the 1874 Atlantic, occupying over a year. Luck, here, 
is almost entirely a question of weather and the condition of the 
cable near the seat of repairs. To give another example more 


` directly dependent on the weather: the Aden-Bombay section was 


once broken in 1,900 fathoms for 251 days. For 148 days opera- 
tions bad to be entirely laid aside owing toa monsoon. Ultimately 
176 miles of cable were required to effect the repair. 

Value as an Investment.—Although—at first sight, at any rate— 
a somewhat risky property, deep-sea telegrapbs have generally 
proved a very remunerative source of revenue. Depreciation, how- 
ever, forms an important factor in the accounte of a cable-owning 
company. A large renewal fund is thereby rendered essential 
especially as the first cable laid between two given pointe is never 
regarded in these days as gufficient for its owners to rely upon solely 
and permanently, either in their own interests or in those of the 
telegraphing public. 

Thus the necessary sinews of war are considerable. Nevertheless, 
investors in cable stock obtain a good return for their money in 
the long run; and examples are not wanting of very quick and 
profitable returns. For instance, the original Malta-Alexandria 
cable earned as much as £3,000 in a single week soon after if was 
laid, or at the rate of £117 per N.M. per annum. Again, between 
1864 and 1869, the Persian Gulf Cable was earning at the rate of 
£100,000 per annum. 

Number of Cablegrams Conveyed per Annum.—In land telegraphy, 
the number of messages conveyed through the British Postal 
Telegraphe is at the rate of 1} messages per head of the population 
per annum. Nothing like this rate can be found in the case of 
cablegrams, Roughly speaking, about six million messages pass 
over the entire network of the world’s cables in the course of a 
year, which is equivalent to about 15,000 for each day of 24 hours. 
Since the first lines were laid, the number of messages bave increased 
out of all proportion to the increased mileage of cable provided to 
convey them. Indeed, but for the code system, the existing cables 
or working staff eould not possible cope with the traffic as it is at 
present. About 90 per cent. of the messages sent over cables are in 
cipher or other code language. "a 

Rate of Cablegram Transits.—The average time occupied in tke 
transit of cablegrams has been enormously reduced for public 
traffic. Where formerly it took an average of 5 or 10 hours to 
transmit a message between certain given points, from 30 to 60 
minutes now suffice for extreme points, and between many stations 
the time is as low as from three to five minutes. The companies 
should receive all credit for these advances. | 

Working Speed of Cables.—Since the application of automatic 
(machine) transmission to submar ne cables within recent years, the 
speed is, practically speaking, only limited by the type of con- 
ductor and insulator adopted, ic, by considerations of initial cost. 
The last three Atlantic cables bave sufficiently large conductors and 
insulators to enable automatic working up to nearly 50 words a 
minute (simplex). The speed of cables worked manually, provided the 
core (conductor and insulator) isof sufficient dimensions forthe length, 
is only limited by the speed at which the clerk can work the traus- 
mitting key, say, 25 to 30 words a minute (simplex) The working 
speed of any cable is dependent (inversely) on the product of the 
conductor resistance and the electrostatic inductive capacity of the 
cable and varies, inversely, with the square of the length—i.c, if a 
cable of given type is doubled in length the working speed becomes 
a fourth of what it was with the original length. . 

Practically all cables, altogether apart from duplications, are 
duplexed nowadays. The result of this is to very nearly double 
the earning power of the cable by enabling messages to be sent in 
both directions at the same time without hardly reducing the 
effective speed in either. 

India-rubber as an Insulator.— Lest the scarcity of gutta-percha 
should be seriously considered, attention may be called to the fact 
that a very considerable iength—somewhere about 2,500 N.M.—of 
cable insulated with vulcanised india-rubber has been worked 
through for years, and is doing good service. India-rubber is 
saperior to gutta-percha for tropical waters, infested with teredoes, 
or sword and saw fishes, such as abound in moderate depths. 

Greatest known depth at the sca bottom.—4,656 fathoms (off the Kuril 
Isles).* 

3 temperature at sea bottom = 34° F. 

Greatest depth at which @ cable has been laid = 3,200 fathoms, 
Pacific cable (Vancouver—Fanning section); also 3,113 fathoms 
Bermuda—Turk’s Island cable. | 

Greatest depth at which a cable has been repaired = about 2,700 
fathoms, between Lisbon and Madeira. 

N.B.—1,0c0 fathoms = one nautical mile = 6,087 ft. | 

Longest length of any cable section laid = 8,458 М.М. 
Vancouver—Fanning Island  (all-British Pacific line); and 
3,174 N.M., Brest—Cape Cod cable. 

Greatest length of any cable worked = 3,700 N.M. 

In 1866 an experiment was made for working through the second 
and third Atlantic cables looped together. The battery consisted 
of а few drops of pure sulphuric acid in a silver thimble with a 
fragment of zinc weighing a grain and а half. The instrument used 
was the Thomson mirror galvauometer, tbe signals obtained being 
excellent. 4,733 N.M. of cable have, it is believed, been worked 
through, for experimental purposes, more recently. 

Tarif—4A curious example of the variability of rates to spots 

* Slightly greater depths hive been spoken of, but iu these cases 
the soundings have been unreliable. 
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about equi-distant is provided in the instance of Shanghai or Hong 
Kong and Vladivostock ; a telegram to both the former costa 6s. 6d. 
а word, whereas to the latter it may be sent for 18. 34. а word.“ 
Another instance, recently called attention to by Sir Edward 
Sassoon :—F'rance can send а message to her West African Colony, 
Benegal (St. Louis), for 1s. 3d., and to Outann for 18. 74d. a word, 
while we have to pay 6a. 3d. a word to Accra, 7s. 1d. to Lagoa, 
and similar tariffs to other British possessions on the Gold Coast. f 
Yet another case of cheap telegraphy, enjoyed by Frenchmen bas 
sometimes been referred to: that of Tunis or Algeria at Ad., as 
compared with our rate to Egyptat 1s. 9d., but the cables to Algiers 
and Tunis are really French Government cables. We have also the 
Atlantic cable tariffs, which—under the existing state of affairs of 
15 cables, and at any rate one company opposing a joint purse—are 
now fixed uniformly since 1888 ac a 18. per word, instead of a 
minimum £20 for 20 words as at first when a monopoly existed. 
The Atlantic rates were lowered to 6d. for 18 months on trial; 
they were afterwards мівей back to 1s. 


Discussion. 


Mr. J. Ixizs Roans said there was one point in Mr. Bright's 
very able address which atruck him very much, and that was that 
he dealt with cable telegraphs as if they were specially intended 
for purposes of war. Now he (Mr. Rogers) recollected the starting 
of ocean telegraphy, which was then considered to be something 
like the inauguration of an era of . That, however, had not 
come to pass, as they all knew, but he thought the first telegram 
sent by the Atlantic cable was from our late great Queen to Presi- 
dent Buchanan, of the United States, and consisted of the words: 
“ Peace and good-will to men." They had heard a great deal from 
Mr. Bright of the strategio question connected with submarine 
telegraphy, and it would not be doubted that it was one of the 
most important subjects the Government should consider, if they 
had, as he feared they had not, proper Intelligence officers attached 
to the Army and Navy. With regard to the advantages of cable 
telegraphy in time of peace, the enormous saving of stocks of goods 
which the cable enabled them to effect was very remarkable. For 
instance, there had been a great many complaints of late years of 
the want of prosperity of the docks of London. That was largely 
due to the existence of ocean telegraphs. The producers of goods 
no longer sent them on consignment to large centres like London, 
but kept them in the place of production until they were wanted, 
and then sent them to the competing country which paid the best 
prices for the good«, That effected an enormous saving in capital. 
Mr. Rogers gave other instances of the enormous advantages con- 
ferred upon commerce by ocean telegraphy, and concluded by ex- 
pressing the hope that the Government would not lose sight of the 
important strategic aspect of the question. 

Capt. ANTHONY 8. Тномвон, C.B., remarked that all would agree 
that the Pacific cable must, sooner or later, be duplicated by one or 
other of the methods suggested by the lecturer. "With reference to 
the question as to the acquisition by the Government of this country 
of the control of the cables, that would only apply, he said, to those 
which were all-British, as it would not do for the British Govern- 
ment to have control or acquire cables that touched on foreign soil. 
He endorsed all the lecturer had said as to the admirable manner in 
which the Pacific cable bad been laid by the contractors. 

Sir H. C. Manog, C.I.E., gathered from the address that had been 
read that the best thing they could do was to lay as many cables as 
they could. so that it would be bardly worth while fora foreign 
power to attempt to cut them in time of war. It was not so easy as 
people thought to cut a cable, even when the position was exactly 
known, and in deep water he did Lot consider any foreign power 
would find it in time to escape some of our cruisers. As to wireless 
telegraphy, he was of opinion tbat it could never be considered as a 

rival to submarine cables of any length. Wireless telegraphy had 
come to stay, and had a very useful sphere of action in outlyirg 
places and in communication between ships, although the Jatter 
could not be relied on in time of war, owing to the ease with which 
it could be interrupted by another vessel. | 

Mr. CHARLES Baicut, F. R. S E., quite agreed with Mr. Rogers 
in his remarks regarding tbe peaceful effects of submarine telegraphy 
—indeed, he had drawn attention to that idea in his address—and 


* The explanation of this former tariff rests, no doubt, in the fact 
that the Great Northern Telegraph Co. holds a monopoly for tele- 
graphio communication from Vladivostock to Shanghai and Hong 
Kong; and the explanation of the latter tariff is, no doubt, due to 
the Russian Government only having granted landing rights at 
Vladivostock on the company undertaking not to exceed that tariff 
for tbe public. 

t The explanation of the former low tariff is, no doubt, partly 
due to the messages going overland from Senegal, besides which the 
line is said not to pay; and the explanation of the high tariff to 
Accra, Lagos, &., is, no doubt, mainly on the basis of poor 
prospects of traffic. Mr. Henniker Heaton, M.P., states that he has 
a friend who, in order to avoid the high rates between Lagos and 
London, sends his cablegrams vid Senegal and Paris. 

f The existing Atlantic cables represent a capital of about 
£20,000,000. A knowledge of the profits derived from each system 
is not readily to be arrived at, but from a comparison of the traffic 
receipts or " Money Returns” of the oldest Atlantic Co. at different 
periods, it may be said that the “takings” are, roughly speaking, 
very much the same as they were 25 years ago, i.e., about £200,000 
per annum. This is explainable by the fact that, although the 
number of messages now passing is much greater, the reduction of 
the rate under the influence of competition just about cancels the 
advantage so far as tbe receipts are concerned. 


there was no doubt that many a misunderstanding between Govern- 
mente have been avoided which would have ended in war but for 
this rapid means of communication. Still, it would not do to shut 
our eyes to the ibilities of war at any moment, and 
in his (Mr. Bright's) opinion it was essential for the Admiralty 
to be in constant and immediate private wire communica- 
tion with the Fleet of each naval station, besides the Home 
and Colonial Governments being in similar touch with oue 
another. Mr. Bright wished to express agreement with Captain 
Thomson's remarks. In his (Mr. Bright's) opinion, however, 
the absorption by the State of any existing cables was open 
to some of the same objections as municipal ing. He 
was glad to find that Sir Henry Mance took the same view 
that he did regarding wireless telegraphy amongst other things, 
His (Mr. Bright's) views on this subject were fully expressed in 
the course of an article on The Possibilities of Wireless Tele- 
graphy” in the September number of the Monthly Review, and 
recent revelations in the way of “ eavesdropping” from wireless 
circuits lent complete force to his statements and arguments. 


INSTITUTION OF ELECTRICAL ENGINEERS. 


SOME LIMITS IN HEAVY ELECTRICAL ENGINEERING, 


Abstract of inaugural Address by the President, James 
J BwinBunNE, delivered December 4th, 1902. 


(Concluded from page 1043.) 


The Incandescent Lamp.—This simple hot carbon wire in a bulb 
involves the most extraordinary physical complexities A good 
account of what is known— especially since be took the subject in 
band—has been written by Dr. Fleming.“ and the scientific manu- 
facture of this interesting article has been fully described by Mr. 
Ram. The incandescent lamp is a simple hot body radiator, and 
the limit of efficiency depends chiefly on the temperature of the 
carbon. As we are limited by the size of mains, we can only use 
pressures of 100 volte or 200 volts, and this limite ne to carbon, or 
something of still higher specific resistance. The high pressure is 
bad for the lamp in every way. The carbon has to be longer and 
thinner, and therefore weaker, wbile the great pressure between the 
ends of the carbons gives rise to invisible discharges across the hot 
interior. The high pressure thus means that the surface of the 
carbon is worn away quicker, and that the carbon is thinner and 
less able to stand it. Inberently a high-pressure lamp is worse than 
a low, but the convenience as to distribution outweighs this dis- 
advantage. The limit of efficiency of incandescent lamps is chiefly 
due to the variations of supply pressure. Carbon is beginning to 
soften at ordinary lamp temperatures, and the upper limit is soon 
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reached, so that, although a lamp may give a third or even ball s 
candle per watt when run steadily, it has to be rated at а para 
to make it safe under ordinary conditions. The sensitiveness of t Р 
carbon lamp to pressure in ite turn limits the practical variation 0 
ressure of supply, aud thus costs us very heavily in mains. If we 
bad incandescent lamps which did not mind 20 per cent. pressure 
variation, we would have saved millions in mains iu this country 
alone. Recently the demand for ballast for the Nernst lamp has 
led to the introduction, for that purpose, of little bulbs. contain- 
ing fine iron wire heated to the critical point. This “ballast 
JJ S a a E 


* “The Physics of the Incandescent Lamp.” 
f “The Incandescent Lamp." 
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may be used in series with the incandescent lamp. Fig. 4 gives 
some curves taken by Mr. M. Solomon, who has been working at this 
subject. Tt will be seen that a small resistance will allow a lamp to be 
run nearly at its maximum safe efficiency in spite of pressure varia- 
tion», while а larger resistance will enable lamps to be run off tram- 
way and other varying pressure circuits with good overall efficiency. 
Other materíals have been proposed instead of carbon. Metals 
have the great fault of low specific resistance. Even osmium seems 
unlikely for 200 volts, I have worked а good deal at this problem, 
but unsuccessfully so far. Most of the metals generally called 
infuaible are not nearly refractory enough. To oust the carbon 
lamp a great advance in temperature is n . I have found a 
metal that seems refractory enough, but it has too low resistance, 
and there are very serious difficulties in making wires of it. It 
would seem that black oxides ought to make good filaments. Most 
of these substances melt easily. They conduct when first made, and 
go on conducting when hot. But, if then allowed to cool, it will be 
found that they have undergone a change and no longer conduct. 
The black or brown oxide of vanadium is a good example of this. 
The idea of making lampe of carbides has become very fashion- 
ablelately. People have put oxides into carbon for the last 920 
years. The old idea is to get hold of an oxide that radiates more 
light at a given tem than it ought to, which is itself a 
f :* while the idea of oxide in contact with carbon is chemically 
absurd. There is no oxide irreducible by hot carbon. There are 
immense difficulties in making carbide lamps. I have made low- 
resistance carbide lamps which stood high temperatures, but that is 
а very small step on the way. Mr. W. H. Story has боре on with 
this, beginning where I left off. After two years' solid work he 
has made no carbide lamps, but I believe he will eventually. To 
make a fine filament of an infusible material, which can be made 
only at electric furnace temperatures, and which is generally 
decomposed by moist air, is not an easy task. It is easy to think 
you have e a carbide lamp by incorporating an oxide in the 
filament material, but the resulting filament is generally mostly, if 
nof wholly, carbon. What happens to the metal under the circum- 


stances is rather a mystery. There is, however, a chance of 


enlarging our limite in incandescent lamps of the ordinary kind, 
but it seems strange that the melting points of all known materials 
should suddenly reach a higher limit. Whatever the inter-mole- 
cular forces may be that bind the particles to make solids, the 
vibration forces due to temperature seem to overcome the greatest 
at about 3,000° A. 

Instead of an ordinary conductor, Nernst uses an electrolyte 
whieh stands a higher temperature. The efficiency of the Nernst 
lamp is about 0°6 candle per watt. It might be said that as a 
vacuum tube and a Nernst glower both conduct electrolytically, both 
being transparent, the Nernst may work by direct conversion of 
electrical power into radiation ; but it does not work in this way, at 
least not mainly. The Nernst lamp, however, gets us nearer our 
limite both by high temperature and high pressure, so that it pushes 
out the limite of constant pressure distribution. One difficulty in 
the electrolytic lamp is to get the material to conduct at a low 
enough temperature, and to stand a high temperature too. The 
Nernst lamp is essentially sirconia, which stands a high temperature. 
A little basic oxide of the yttria group is added, and there is pro- 
bably formed a portion of zirconate of these metals, which is fusible 
enough to conduct at a lower temperature, This subject needs 
elucidation, as the zirconates are probably like the silicates, 


forming along series. Moreover, zirconia and yttria in tbe pro- 


portions for simple zirconate form a very infusible material. The 
whole subject is very obscure. We cannot say we have got any- 
where near our limits of high temperature efficiency of running, 
low temperature in,starting, or high pressure in the electrolytic lamp. 
Electric Heating.—To convert heat into other energy witha very 
small efficiency and to send it out by expensive cables and then to 
degrade the energy down to beat again is obviously much dearer 
tban burning coal or gas direct. But in many domestic cases the 
convenience is so great that the limit is not so low as might be 
thought, and electric heating for cooking and other domestic uses 
may develop considerably. By farthe most important use of elec- 
tric heating is the furnace. Here the temperature available is only 
limited by the volatilisation of the electrodes, and this enables us 
to get temperatures otherwise unavailable, so that we can get 
chemical actions which are impossible at lower temperatures, It 
is impossible to say what our limite are in the electric furnace. 
Railways.—It ів almost absurd to begin to consider the limits of 
the use of electrical transmission on railways at this date. Tubes 
are multiplying rapidly, and railways are putting down electric 
transmission on suburban lines in Europe and the States. For short 
lines the ordinary tramway system is used, and many schemes have 
been proposed. But a variable speed-gear would solve the difficulty 


* Efficiency and Temperature.—It is necessary to point out that the 
view that the efficiency of a radiating body depends on tempera- 
ture only, and not on the surface, is not generally held by scientific 
men. Some 18 years ago I believe I was a minority of one in holding 
that in an incandescent body, such as a lamp filament, the efficiency 
depends on the temperature only, and that the colour of ligbt 
depends on the temperature only. Mr Ram, in his book on the 
" Incandescent Lamp," holds this view, bnt he is an old assistant of 
mine in lamp making, and we are still a small minority of two or 
more. My reason for holding this view was that it seemed to me 
that if a body witha special surface gave out light of a white or 
bluer colour, the phenomenon would be at variance with the second 
law of thermo-dynamics, and the surface would be doing the work 
of Maxwell's demon, not by letting through only the most rapid 
molecules, bnt letting through only the vibrations corresponding 
with them, which is much the same thing. 


i 


very much better than any of these schemes. We could then have 
simple alternating circuits with all the consequent ease of trane- 
mission and transformation, and the trains could go at suitable 
speeds with high efficiencies throughout. The Leonard is an elec- 
trical variable speed-gear, but it is “кое and not very efficient. 
A system of oil-pumps of variable stroke is also in use to some extent 
for automobiles.“ But machinery of that sort practically means 
that an electromotive must have not only a motor of, say, 1,000 kw. 


` bat what amounts to two sete of motion work. A recently 


developed scheme is the use of low-frequency alternating currents 
with laminated series-wound motors. This plan is well worth serious 
study. 

In electric tramways there is no limit in sight. The power can 
be sent over any distance desired, and there seems to be no limit 
to the people who want to travel on electric trams. The queetion 
of electrolysis is rather that of a limit to the duration of pipe com- 
panies’ property. It has recently Leen urged that frequent 
ee of polarity of the system reduce the electrolysis very con- 

derably. - 

Electrolysis —In electrolytic copper refining, our limit is that of 
the copper wanted, Our electrolytic industries suffer mostly from 
the limits of intelligence of the investing public. It is assumed 
that we cannot do electrolysis in England because we have no water 
power. This is only an excuse for inactivity. As already explained, 
we can do just as well without water power. A blast furnace is 
much more valuable than a waterfall of similar power, because it 
is near coal and in an industrial district. Moreover, as already 
explained, the cost of electrical energy is a small portion of that of 
most electrolytic products. The output of electrolytic caustic is 
really rather limited by the demand for bleach. What is urgently 
wahted is some other way of storing and carrying chlorine. What 
are the limits in the way of electrolysing fused salt? Sodium 
vapour attacks all silicates. Sodium distils near the temperature of 
fused salt. If not volatilised it forms a conducting bridge from the 
cathode. It attacks iron, though slowly. Hot chlorine attacks 
metals, even when dry, and hot carbon cannot be exposed to the 
air. I could a tale unfold if I read out laboratory notes of sodium 
experiments on a fairly large scale. The difficulties are all inci- 
dental, though, and I have little doubt electrolytic sodium at a few 

unds per ton will be in the market soon, and will affect pro- 
oundly many chemical and metallurgical industries. 

In metallurgy, electrolytic solution processes are in use or on 
trial for the more valuable metals, such as copper and nickel. The 
reaction between chlorine and metallic sulphides at high tempera- 
tures brings the whole domain of sulphide ores under our sway. 
Thus a sulphide, say, galena, is treated with chlorine, which gives 
off the sulphur as sulphur, which is condensed and sold, making 
chloride of lead. The silver is extracted by stirring with a little 
lead, and the fused salt is then electrolysed, yielding pure de- 
silverised lead and chlorine. The process is thus self-contained, 
yielding sulphur, lead and silver. It is specially applicable to 
mixed refractory ores which are now nearly valueless and very 
plentiful, and contain much metal content, such as the mixed lead- 
zinc sulphides of America or Australia. These reactions have been 

roved on the large or ton scale, and there is no technical difficulty. 

nfortanately, mine people are somewhat ignorant of electrical 
matters, and it is exceedingly difficult to get them to understand or 
appreciate a process like this, capable though it be of paying good 
dividends on very large capitals indeed. : 

In all these metallurgical extractions we may roughly take the 
cost of energy as a farthing per kilowatt-hour for steam, and half 
that for gas. Allowing a rough average pressure per cell, we may 
take it that electric energy costs £100 per tonne- or ton-molecule 
by gas and £200 by steam. That would be £3 a ton for zinc, £1 for 
lead, £3 for copper and iron by steam, and half these figures by gas 
power. This means that the metallurgy of all the sulphides, except 
perhaps iron, is within our grasp. It may pay to make a pure iron, 
free from pbosphorus, silicon, manganese, and carbon at something 
under £10 a ton from pyrites ores (which may also contain zine, 
nickel, copper, &c.), and then add exactly the desired amount of 
other constituents or “ physic” to produce with accuracy steels of 
special grades. 

But our limit in electrolysis in this country is almost entirely 
human inertia. Commercial and financial people do not under- 
stand it, and fight shy of it. But our technical people are nearly as 
bad. The pure physicist, as a rule, takes no interest in electrolysis — 
or physical chemistry, and thinks it belongs to the chemical class- 
room on the other side of the passage. The chemist thinks it is 
higher mathematics and will have none of it, the mathematician 
thinks it may be an exercise in differential equations; but they are 
all agreed that it is a sort of Continental fungus which flourishes 
with no roots, and that it is beneath the attention of ascientific man 
to know enough about it to give a reason for the broad statement 
that it is all nonsense. 

I have now tried to bring before you the various barriers which 
appear to bar our progress in various directions; it is for you to get 
over those you can, and to get round the rest. | 


Variable Speed Gear.—A variable speed gear has been invented 
by Mr. Hall for use in automobiles; but his gear is also applicable 
to electromotives. It consists of two sete of oil pump engines of 
variable stroke mounted in a rotating frame. One set of oil pumps 
works on to a fixed axle, the other on to the driving axle, and the 
motor drives the frame round. If the frame goes at constant speed, 


е Hall's oil-pump variable speed-gear seems a good solution of 
the problem if it can be adapted to heavy locomotive work. It 
varies в gradually and continuously, and at full speed the 
efficiency is 1. See note at end. 
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the speed of the driving axle varies according to the strokes of the 
pumps. If they are equal, the engine goes at half speed. If the 
fixed axle pumps are at no stroke, and the moving axle at full stroke, 
the engine goes at full speed. The speed can thus be gradually 
varied from notbing up to full speed, and at full speed the efficiency 
ist. At half speed the pumps are doing their maximum power. If 
their efficiency is 0'9 the total efficiency is 0:95, and во on. 

Mr. Hall purposes to use two gears and four motors. The driving 
axles are connected with the driving wheels by coupling rods. 
The electromotive is articulated in the middle to turn corners better. 
This system allows the train to berun by high-pressure single-phase, 


constant-speed motors. At starting, on say double torque, the cur- 
rent is practically zero, climbing up to full current at half-speed. 
The change is then made from constant torque to constant power, 
and the train gradually gets up to full speed with its normal 
current. In ordinary running the speed would be about nine-tenths 
of the maximum, to allow a margin, so that the oil pumps would 
transmit 0'1 of the actual power, or about 0:08 of the maximum 
power. Taking the pumps’ efficiency to be 0:9 the loss is 0:008, or 
under 1 per cent. at ordinary speeds. This system thus allows the 


electromotive to exert any starting torque the motion work is strong 


enough to transmit, or the adhesion to utilise, while the motor only 
takes in enough power to run the mechanism round; aud it allows 
the electromotive to run at any speed within designed limite, taking 
just the power needed ; all this being done on & single-phase alter- 
nating-current system of convenient frequency, with every facility 
for transmission over great distances and distribution, and energy 
return oh stopping. The Hall electromotive is shown diagram- 
matically in fig. 6. 

The electric motor permits of another arrangement, however, in 
which the pumps do not rotate. The motor armature is on the driving 
axle, and the field magnets can revolve too. The field magnets work 
two stationary oil-pumps with variable stroke, The oil works two 
more oil-pumps which act on the driving axle, also with variable 
stroke. This mechanism has the same economical results as the Hall 
gear. It is shown in fig. 7. 


ELECTRIC RAILWAYS AND TRAMWAYS 
IN EUROPE. 


Tne Doom oF STORAGE BATTRRIES.— ACCIDENTS IN PARIS.— 
PROGRB8SS IN BERLIN. 


Оне of the sentences contained in the admirable presidential 
address by Mr. J. Swinburne, our abstract of which is con- 
cluded above, was rather unfortunate in the light of the 
experience hitherto obtained with storage battery cars for 
tramway working, both in this and other countries. In re- 
ferring to accumulators, the President said that the secondary 
has for a long time been on the border of success for traction 

work, botn on tramways and on the road, and a further improve- 
ment in batteries may be expected to produce very great changes in 
important branches of engineering.” Whatever the future may 
bring forth remains to be seen, but the past is a record of dismal 
failure for the particular purpose of tramways, and one looks in vain 
for any indication that the border line of success has been nearly 
reached in this or any other country. It is not intended on the 
resent occasion to disouts the question of storage battery tramcars 
the United Kingdom, because there do not appear to be any such 
vehicles still in existence, and their unhappy history is only too 
well known. Where then can one turn except to Germany, for facts 
of recent date which relate to the employment of accumulator cars 
on a large scale for tramways? Yet in Germany this type of car, 
which was generally condemned at the International Tramway Con- 
gress held in London a few months ago, is gradually being relegated 


to the scrap heap, and it is probable that not a single car will 
remain in existencb by the end of next year. The last of the 
battery cars were removed from the streets of Berlin on the 1st inst , 
swept away by Government order on the ground of being dangerous 
and inadequate ; the cars at Hagen, Westphalia, are on the point 
of disappearing from the tracks, if they have not already done so, 
by order of the representative of the Government; the 260 cars at 
Hanover are also to vanish by a similar command ; and the battery 


cars at Carlsruhe are likewise to be discontinued as soon as cit- 


cumstances will permit of conversion to the overhead trolley system. 
Let it not be imagined that the Government or its representatives 
have acted in an arbitrary manner towards the tramway companies 
concerned in the matter. Far from that being the case, the companies 
have actually been compelled to appeal to the Government autho- 
rities in their endeavonrs to disburden themselves of a system which 
has proved to be not only financially disastrous to themselves and to 
some makers of batteries on the score of maintenance charges, but 
has constituted a serious danger to passengers, if not to pedestrians, 

It is somewhat astonishing, in view of the numerous accidents 
which have occurred, to find that outside of Berlin the local 
authorities have manifested the most determined opposition to the 
abandonment of accumulator cars by companies aud the substitution 
of the overhead trolley system. One would bave thought that in the 
public interest the municipal authorities would have approved the 
abolition of cars dangerous to persons, but they have opposed any 
change in the most decided manner. At Hagen the local tramway 
company, finding that all requests to the City Fathers led to no 
practical result, asked for the intervention of the Government 
“president,” who eventually overruled the refusal of the local 
authorities, and ordered the battery cars to be discontinued within 
12 months, which have now expired. A similar dispute has arisen 
at Hanover, where the local tramway company operates witbin the 
city and the outlying suburbs tramways having a total length of 
160 miles, and has a working concession which will expire between 
1937 and 1950, the longest period being for the lines outeide the 
town. Of the total mileage 16 miles in the city iteelf are worked 
by accumulator cars, and the company has for a long time sought to 
introduce the overhead trolley in their place. What happened ? 
The municipal authorities declined to give consent, but after an 
inquiry by the Government district committee the president 
decided that in view of the danger and inadequacy of the service 
capable of being rendered by the cars the latter sbould be 
prohibited and overhead wires substituted within a year. We now 
reach an extremely interesting point, which was revealed during the 
course of the inquiry. Prof. Kohlrausch and Herr Borries gave 
evidence which was very adverse to the use of accumulator cars, 
and it was proved by the company that during one year 253 
battery explosions or fires had taken place in the cars, and that 
the fire insurance companies were no louger willing to accept the 
risk of this type of rolling stock. In view of these facts and 
leaving entirely on one side the financial or economic standpoint, 
the Government president decided on the removal of the 
cars on the ground of unreliability and danger. The municipal 
authorities then sought the assistance of the Minister of Public 
Works, but he rejected the appeal, and the cars will now disappear 
and trolley cars be introduced in their place. 

The experience at Carlsruhe has been largely similar to that of 
Hagen and Hanover, although in this case the company is at a 
deadlock both with the local authorities and the Government 
officials. When the question of transforming the horse-car service 
was under consideration the company pointed out the disadvantages 
of storage battery traction, but it wa: prevailed upon to introduce 
this method, mainly owing to the glowing accounte received of the 
working of the Hanover cars at that time. The gloss has, bowever, 
worn away, and the defects which were anticipated have been 
realised to their fullest extent. Apart from the higher cost of 
fraction, the heavy cars cause so much noise in running as to arouse 
strong complaints on behalf of the inhabitante, whilst the health 
of passengers is said to be affected by the acid fumes from the 
cells, and travelling in the cars becomes intolerable when the 
windows are closed, the annoyance increasing the longer the cars 
are in operation. As in the case of Hanover, so at Carlsruhe have 
the effects of accidente been manifested. During two years there 
were 131 explosions, fires or other battery accidente which, as Herr 
von Borries pointed out at the Hanover inquiry, cannot be avoided, 
notwithstanding the most careful attention and supervision of the 
batteries. Being unable to inducethe municipal authorities to con- 
sent to the abolition of the cars or to prevail upon highly placed 
personages to ensure this result, the company, which still holds а 
concession for 48 years, thought it best to dispose of ite undertak- 
ing, if possible. Negotiations were therefore entered upon with 
the municipal authorities, but although the basis of au agreement 
was approved by the Mayor last February, the matter bas hitherto 
not msde any progress. The Government President bas so far 


refused to intervene, he submitting that the company should first 


arrive at an agreement with the municipal authorities. Yet the 
company, with the lengthy concession already mentioned, has 
asked as the purchase price a sum which is said to be less than 
the present value of the quotation of its shares on the Stock 
Exchange. Since this was written, a Carlsruhe telegram of the 
18th inst. states that the local authorities have consented to acquire 
the undertaking. 

As stated at the commencement of this article, the accumulator 
cars have now been discontinued on the lines of the Grand Berlia 
Tramway Co. and the Berlin—Charlottenburg Tramway Co., which 
monopolise the tramway traffic in the German capital. The cars 
had for a long time been a source of public daager, and no Berliners 
were sorry when the Government, without consulting the municipal 
authorities, requested the companies to abandon the use of what 
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the pe»ple called “thunder cars," and to substitute the overhead 
trolley, or the underground conduit system in the few thoroughfares 
where aerial wires were, in the opinion of the Btate authorities, 
considered unsuitable. On their part, tbe companies welcomed the 
opportunity of terminating a costly experiment extending over a 
few years, and a few months ago the battery cars gradually began 
to disappear from the streets. The tramcars are now operated either 
on the overbead trolley or the conduit system, and a night service 
of cars has been introduced on certain sections down to 3 алш. In 
the case of the tramway from the Stettin railway station to 
Charlottenburg, it has been found necessary to adopt the double 
trolley system in order to meet the wishes of the well-known 
physical-technical institute, the Reichsanstalt. The authorities of 
this institution were apprehensive of injury to, or the destruction 
of, the delicate instruments, by the use of the rails as the return, and 
accordingly the tramway company has been compelled to use an 
insulated return. 

The spirit of meddlesomeness which pervades the minds of the 
majority of those who claim to represent the interests of London at 
Spring Gardens also seems t» characterise the Municipal Councillors 
at the Hotel de Ville in Paris in regard to underground rail ways. 
There is, however, this important difference—that the London 
County Council seeks to interfere where it has no right to do so. 
Bome of its members bave suggested tbat the Council should inter- 
vene on the question of the ventilation of the Central London 
Railway, but altbough it has been found impossible to do so, the 
question will doubtless be pressed bome in relation to new schemes 
when before committees of either House. On the other hand, the 
Paris Municipal Council, which is the lessor of the underground 
electric railway in the French capital, may have some right to 
express its opinions and enforce them, provided that the lease to 
the Metropolitan Railway Co. contains clauses enabling it to do so. 
Whether the lease embodies any such conditions we are not aware, 
but it is improbable, in view of the fact that the Council has asked 
the Prefect of the Beine &nd the Prefect of Police to compel the 
company to ventilate the tunnels, and in default to take steps 
to ensure the fulfilment of the object in question. This is a point 
which should be borne in mind by the London County Council, 
namely, that even shallow underground lines need ventilation—at all 
events, in the opinion of the Paris Municipal Councillors. 

The London County Council is engaged in training motor car 
drivers, who are to be turned out as fully qualified men after 
receiving lessons extending continuously over 12 days! This fact, 
which deserves attention in our “ Correspondence " columns on the 
“Tramcar Brakes" question, will, perhaps, be remembered when 
accidente occur on the southern lines; and it is only referred to in 
this place in order to emphasise the necessity for the employment 


of skilled men, having control of reliable brakes, as disclosed by the 


humerous accidents which take place on the electric tramways in 
Paria, M. Lepine, the Prefect of Police, in replying to questions 
at a recent meeting of the Municipal Council, stated that the 
namber of such occurrences has diminished in the past two years. 
During the first 10 months of last year there were 548 accidents, 
whereas the number for the corresponding period of this year 
amounts to 448, although 720 additional motor cars have been placed 
in service. The position is therefore.improving, except in the 
case of the East Parisian Co, and the Prefect expressed the opinion 
that accidents would gradually become rare, owing to the expe- 
rience gained by the drivers. This optimism, to which expression 
was given early in November, is apparently no longer shared by the 
Prefect, who has just issued an order deciding that by the beginning 
of February next all mechanically-propelled tramcars are to be 
provided with wedges and lifting jacks capable of raising the axles 
of the cars, so as to permit of a human body being withdrawn from 
under the cars. This is considered to be a wise measure—for Paris— 
and the necessity for lifting appliances is reported to be demon- 
strated every day. It is said the Prefect does not intend to order 
ambulance attendants or apothecary assistants to accompany the 
tramcars—for the present, at all events. 


The Italian Mediterranean Railway Co. bas had in operation for . 


some time past a main line between Milan and Varese which ie 
worked on the third-rail system with trains consisting of a motor. 
car and trailer. Though the length of the railway is only about 31 
miles, the results obtained have encouraged the company to consider 
the question of increasing the rolling stock, and it has approached 
the General State Railway Administration for sanction to incur an 
expenditure of £184,000 for this purpose. It is proposed to acquire 
24 motors cars with first and third-class compartments, 5 third.class 


coaches with mail and luggage accommodation, 20 composite trailer 


cars, and 8 "'electromobiles" for the transport of goods. The 
necessity for applying for permission to spend the money is 
apparently explained by the relations existing between the com- 
pany and the Government, and the uncertainty as to whether the 
Btate will take over the undertaking, snd that of tbe other two 
principal companies at the expiration of the concession in five years 
from the present time. It is this indefinite position tkat retards 
the development of electric traction on the railways, and until the 
future outlook is assured, the companies m&y be pardoned if they 
refrain from embarking upon large schemes, except where there 
Ів а possibility of the expenditure being refunded, as it would be in 
the event of the before-mentioned outlay receiving the approval of 
the State authorities. 

The municipal scheme for the construction of a shallow under- 
ground electric railway in Berlin is beginning to assume definite 
form, in accordance with the plans prepared by Herr Krause. At 
preset, the project, which has been referred to a sub-committee for 
consideration, proposes the building of a line between the north 
and south of the city, of a total length of seven miles. It is to 
commence at Schoneburg and terminate at the junction of See 


Strasse and Platz H, and 54 miles of the line will proceed in a 
straight direction with a heaviest gradient of 1 in 33, as against 
1 in 32 in the case of the existing overbead electric railway. The 
tunnels are to be formed of concrete, the roof being strengthened by 
I girders at intervals of 5 ft. ; the greatest width will be 29 ft. 6 in., 
and the maximum height 19 ft. 6 in. It is proposed to operate 
trains composed of seven carriages which will run every three 
minutes in either direction, and instead of using a third rail for the 
collection of current, the latter is to be obtained from overhead 
wires at a pressure of 600 volte, the return being formed by the rails. 
Each train will be capable of carrying 485 passengers seated and 
standing, and with 40 trains in the service the hourly capacity is 
estimated at 51,000 persons, The power station is to be built to the 
north of the Spree, and the construction of the railway, which would 
involve an expenditure of £2,800,000, would оссару four years. It. 
is expected that considerable difficulties would be encountered in 
the carrying out of the scheme owing to the displacement of sewers, 
water pipes, gas mains and cables, and the necessity for dipping 
under the Landwehr Canal and the Spree and the demolition of 
buildings. These questions are to be investigated by the sub- 
committee. 

The compauy which is investigating the question of high-speed 
electric traction recently concluded its trials for the present year 
on the military railway between Marienfelde and Zossen. When 
the experiments are resumed iu the course of a few months, tbe 
track will have been considerably strengthened in order to allow of 
trials being made at higher speeds than 78 miles an hour. Herr 
Badde, the Minister of Railways, has decided to assist the company 
by providing heavy rails, sleepers, and the road bed, whilst the 
necessary labour will be furnished by Herr von Gossler, Minister for 
War. Itis, therefore, only necessary for the company to supply the 
guide rails which are to be laid to prevent the derailment of the 
motor cars made by the Siemens & Halske Co. and the Allge- 


meine Co. 


THE POPULATION OF THE UNITED 
STATES. 


We have never felt ourselves in complete agreement with those 
numerous, land in other matters well-instructed and well- 
balanced, writers who are obsessed by the fear that this country is 
doomed to industrial extinction by the United States. It always 
seems to us that the position of labour in America is so critical, the 
relationship between labour and capital there so strained, the 
identification of interests, real or imaginary, between the most 
various trades unions so complete, and the amalgamation of manu- 
facturers’ combines so far-reaching, that a orisis may arrive in the 
States at any moment without warning; and that it is extremely 
likely во to do immediately the present apparent prosperity of the 
country receives a severe check. It must be apparent to every 
student of affairs that if ever industrial civil war is declared in 
America, the magnitude of the campaign will vastly exceed any- 
thing of the kind that has happened there or elsewhere heretofore, 
and that the number of commercial casualties will be incalculable. 
We have foes of our own household in our somnolent and selt- 
satisfied manufacturers, our dilettante and unbusinesslike consuls 
abroad, our rule-of-thumb methods in commerce and industry, and 
in those of our trades unions which so often conduct their affairs in 
an ignorant, irresponsible and pernicious fashion. If we cannot 
abolish them or overcome their baneful influence, no number of 
Education Bills, no amount of free “technical” or “ secondary ” 


. education, no army of free libraries presented to ungrateful rate- 


payers by our Carnegies and Passmore Ed wardses, will enable us to 


. derive a proper advantage from any commercial catastrophe which 


may overtake the States; nor in the absence of such occurrences 
shall we be able to bold our owa against the increasing competition 
with which we are meeting in the markets that are open to all the 
industrial nations of the world. 

So far as the United States are concerned, an interesting article 
by Mr. J. Weston in the Nineteenth Century for the current month 
draws attertion to a Weak Spot in the American Republic." In 
1815 Jeffereon calculated that by 1875 his country would contain 
£0 millions of people; before the figures of tbe 1900 census were 
published, a population of these 80,000,000 was expected—the 
figures themselves showed 76,000,000. But these 76,000,000 include 
8,800,000 negroes, and 629,000 Chinese, Japanese, Indians, and 
Kanakas. We quote our Imperial popula ion as 54,000,000, but 
they are all white. Tbe United States appear to be particularly 
favourable to foreigners, to their children, and sometimes to their 
grandchildren, but eventually attenuation sets in, showing iteelf 
first in men of British descent, and therefore it is upon immigration 
alone that the States depends to avoid a decline in popula- 
tion. Even in Massachusetts, where pure Americans should be 
found in strength, 1,744,000 out of 2,505,000 of the population were 
foreign born, or of foreign parentage ; and comparing these figures 
with those of 1890, it appears that the alien Las iccreased fcur 
times as fast as the pative. 

Between 1820 and 1899 19,000,000 persons settled in the Republic 
8,000,000 being.natives of the United Kingdom or Canada, and the 
bulk coming from Western Europe. Since 1893 tbe majority of 
the immigrants have come from Eastern Europe, as the following 
table shows :— | 
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British Scandi- Austria- Rou- 
Isles. Germany. navia. Italy. Russia. Hungary. mania. 


1881 . . 153,718 210,485 73,597 15,401 10,655 27,735 — 
1891 ... 122,085 92,247 41,002 51,799 43,880 56,199 517 
1902... 45,273 28,304 48,378 178,372 107,347 171,989 7,196 


It was the Saxons, Celts, and Teutons who made the United 
States what it is; it is they, and not the Slave, Italians, and 
Austro-Hungarians on whom the duty will fall of maintaining the 
country's prosperity. Thus not only is the quality of the immigra- 
tion to the States deteriorating to an alarming extent, but the stream 
of men which up to 10 years ago passed from Canada to the States has 
now been replaced by a larger one travellipgiin the oppositedirection. 
The populatión question in France is serious, bot in the States it is 
even more во, and history may be searcbed in vain to find a parallel 
for a country dependent upon foreigners for its vital strength. 
„Even were all her 76,000,000 white, which they are very far from 
being, she could no more play the world part that the United 
Kingdom has played for a century than France could. She has not 
the staying power," says Mr. Weston. 
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METROPOLITAN ELECTRIC SUPPLY CO.’S 
ARBITRATION. 


(Continued from page 1023.) 


ResumING his address on 13th inst., Mr. Moulton said that the posi- 
tion of the company at the moment when the negotiations for 
purchase commenced was a most serious one. In their desire to get 
the important practical advantages of a Willesden eupply, the com- 
pany had accepted powers which left them under all their old obliga- 
tions. The whole plans of the company were for expending their 
future capital in the development of their huge concentrated gene- 
rating station at Willesden, and when they came to realise what an 
enormous factor in electric supply capita] outlay was, they would 
realise that that which would have required them almost to dupli- 
cate their capital outlay, would bave been practically ruin to them. 
It might be said that if the company were unreasonably compelled 
to double their capital outlay, they would tske it out in price, but 
that was not possible, because they were to have the same price as 
the mid-London Order. In tbe mid-London area they had active 
competition at the hands of à most effective rival. No one could 
say that the Charing Cross Co. had not shown great enterprise, and 
that it was not a company that supplied the puolic—should he say 
in a very pushing manner. If they were going to raise their price 
in Marylebone, they must raise their price in the Strand, and if 
they raised their price in the Strand, practically it was tte 
abandonment of the district altogether. They could only 
keep that by keeping their price down to the price on a truly 
competitive area. It was no use saying—but Marylebone 
was largely private lighting; the other was more largely 
trade lighting. If they were going to drop their trade lighting 
down to competitive prices, the whole of their lighting in the 
Oxford Street district must be lowered. If they were going to raise 
their price to a disproportionate one tor private lighting, they would 
lose the whole of the private lighting iu the Strand district. The 
consequence was that they were in hopeless difficulties if that was 
insisted upon—they musi. either adhere to their Willesden plan at 
the cost of double capital expenditure, or they mu-t abandon tbeir 
Willesden plan and make Marylebone a self-contained system 
leaving their capital at Willesden to be a mere stand-by. They 
could not doubt, looking at the whole of the evidence, that at what- 
ever cost it mignt be, the company had determined to adhere to 


Willesden. That would have meant that they would have had to . 


provide that large expenditure in Marylebone ; that duplicate instal- 
ment which they would scarcely use at all, aud when it came 
to purchase they could not have put Willesden upon the Borough 
Coun:il When he came to consider the question, not only of the 
magnitude of capital charges, but the question of security for capital 
charges, he thought those would be considerations of great import- 
ance. In valuing the undertaking, he should say it was just like 
an undertaking depending on locality with no lease; practically 
holding on sufferance. The future of the company depended upon 
chances, on diplomacy, on arrangements, and on giving advantages for 
the purpose of purchasing the non-enforcement of rights on behalf of 
the Borough Council. They had committed themselves to a system 
which de facto was inconsistent with their contractual obligations with 
the Borough Council, but which they had before Parliament and to the 
Borough Council undertaken should not interfere with those rights. 
They paid the price and got it, and no doubt they thought that 
when they got it they would somehow or other manage. But some- 
how or other manage” was not the sort of security on which they 
lent at a low price, and therefore he should ask the tribunal to bear 
those considerations in mind, as influencing them as to the real 
commercial value of the undertaking, and the price that ought to be 
paid for it. Turning to the question of capital outlay, the learned 
counsel said that an electric lighting company had to have effective 
lant for maximum demand—the maximum demand at any moment. 

t had to bave effective plant for that, which meant plant pro- 
tected by adequate spares. But although they had got to deal with 
maximum, they were bound to transform it in some form into 
average, in order to enable them to scheme the supplying machinery, 
and to dotbat they created what was known as a load factor. In 
the present case the load factor was taken at 12 per cent; 8,760 
were the number of houre in the year, 12 per cent. of 8,760 hours 


came to 1,051, therefore a 12 per cent. Joad factor, a kilowatt 
which turned out 1,000 watts would turn out 1,000 units in the 
year. The plant was working at its full amount for only 12 hours 
out of 100, and that enabled them to say that for every 1,000 units 
turned out they must instal 1 kw. One hundred pounds might 
safely be taken as the cost of installing an effective 
kilowatt. It was not to be wondered at that the company 
had a high capital charge in their system by working Willeeden. 
They generated at a distance, and they had considerable trans- 
mission loss in going from Willesden to the various stations. They 
transmitted in the shape of alternating current, he believed it was 
two-phase. They had to transform that down to a moderate pressure 
for the purpose of driving their motor-generators, with which they 
were go'ng, in future, to supply their continuous current in that 
district, which was substantially to them, Marylebone. There was 
a very heavy loss of something like 15 per cent. there, and 
there was very expensive machinery in motor-generators. 85, 
if they contrasted that with systems wnich generated 
immediately at the pressure at which they distributed, it was clear 
that there must be a good deal more plant. Therefore he thought | 
that the tribunal would agree that the moderate figare of £100 
which he had taken had never been contradicted. That figure was 
one of great importance, for it bore not only directly upon the profits 
of the company, but directly on the economic and commercial value 
of the undertaking by reason of the responsibility it put upon it to 
find throughout its life freeh capital, and it also had the gravest 
effect on whether or not the company could afford to go to low 
prices for supply of electricity for special purposes. With regard to 
that he specially referred to the question of whether thé company 
could count on a considerable source of profit from power. When 
he came to power, he at once admitted that he must not rely upon 
the £100—the £100 he only applied to lighting—the capital 
expenditure per 1,000 unite sold for power he would take 
at £60. But when they came to consider what the oorre- 
sponding revenue deduction for tbat capital outlay was, they 
would find that it put the most formidable obstacle in the way of 
the company ever making any profit from the supply of power. As 
to the actual cost at which power could be turned out, the evidence 
given had placed it beyond contradiction that it must be supplied 
at 2d. unit and under, while it would cost them more than that 
to produce it. With regard to the probable demand for power pur- 
poses, Mr. Moulton said the only businees in Marylebone was power 
in small quantities at practically lighting prices, or slightly lower 
thao lighting prices. They were told by the company that there 
would be a demand for power for the purposes of lifts, In his 
view, any person who introduced a lift customer to an electric 
lighting company ought to be considered a deadly enemy. 


The best lift customer they could imagine in London would 


be the Central London Railway, where the whole of the 
traffic was done through lifts in every single station, and yet they 
were told by Mr. Parshall that although they bad 50 lifts working 
for 18 hours a day, and working them, of course, continuously, they 
only got a load factor of 10 percent. In other words, they were bad 
lighting customers. As to heating, heating would certainly never 
be used, or very rarely used, and he sbould think it would always 
be a poor Joad factor unless it were cheap, but the expense must be 
very large. He was not going to deal with the question of power 


for factories—there would be a certain number of sewing machines 


driven, but there was no question of & substantial demand for them. 
The whole of the case turned on the question of automobiles, and at 
this present moment there was no demand for that, and Mr. Crompton 
said that this demand would not be very profitable uxless people 
charged their automobiles during the night in their own stables, snd 
they had called evidence to prove that that was absolutely impossible. 
First of all, these secondary batteries, although they had had them for 
20 years, were very liable to get out of order; and it was impossible 
to allow them to go on all through the night when the charging 
might go wrong. The only way in which automobiles would be used, 
driven by electricity, was in tbe hands of people who had large 
yards and changes of batteries— who could put in a battery as soon as 
the vehicle came in, and send it out again with a new battery. 
Under those circumstances they would probably have their own 
installation, but if they did not, they would go to some place where 
they would get it very cheap, and he could see no reason to think 
that they would get it very cheap in Marylebone, for the capital 
charges alone, plus the coul, and leaving out all wages and every- 
thing of that kind, would come to practically 2d., and noboct: 
dreamed of automobile proprietors working all their establishm«r‘s 
with electricity at 2d. They would very much sooner get erat 

themselves. If they generated it themselves, they would nave 
no transmission losses ; they would generate just as they wanted it: 
they would have such a very large demand for it, if it were on the sen. 
suggested, that it would be worth their while to do it in that way. 
— Adjourned. 


Resuming his address on Tuesday, December 16th, Mr. Fletcher 
Moulton said he now intended to consider what allowance out of 
revenue they must make in respect of capital charges, and he 
intended to take those capital charges throughout as 2100 for light- 
ing and £60 for power. For every 1,000 units sold they had a 
capital charge of £6 per year for light and £3 6s. if it were power. 
Supposing they said that the undertaking had a capital of £200,C00, 
which was the value of the plant in Marylebone which they em- 
ployed. He was only taking £200,000 as an illustrative figure—call 
it а quarter of a million, or whatever they liked—it had a capital 
that had to be estimated by valuation. When they considered 
what a capital of a business was at any moment they must value 
the business. He remembered that a learned Judge once decided 
against him, and said that the capital of a business was that which 
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was put in—it was a matter of complete indifference whether it was 
there or was not there. He in vain suggested that Sir W. Siemens 

ut into his business half-a-crown when he came into it, and they 
would see that the value of the business was more than half-a- 
crown. When the question came to the Court of Appeal, 
Lord Justice Fry remarked—a firm has two ships, each 
worth £30,000, capital £60,000. One goes to the bottom—its 
capital is still £60,000 I understand the Judge to eay. The 
company wished it was....... they must estimate the 
capital from the direct valuation at the moment they were consider- 
ing it. Of course that was the universal method adopted by all 
accountants, so tnat in regard to the value of the capital in Maryle- 
bone, he should take a valuation which was entirely a matter of 
evidence. A much more difficult question was the valuation of the 
plant outside Marylebone, which was at this present moment 
supplying plant for Marylebone. How were they to consider that 
it did not represent articles that were to be taken at all—it repre- 
sented outside assistance to the undertaking—the undertaking for 
which the West London Provisional Order was granted, for the 
purpose of performing its duties. It appeared to him that in deal- 
ing with that, the task of the tribunal was much the same as in deal- 
ing with the extremely difficult auestion of future capital which 
could not be borrowed. They had got to get in some way or other 
the money equivalent for that assistance. They had got to get a 
revenue charge which might in fairness be considered to pay the 
price for it. If they could not get it into a revenue equivalent, 
their task was hopeless. They had got to value an undertaking 
which depended upon outside assistance, not only now, but on the 
scheme of adding capital. That outside assistance was in the shape 
of what he would call manufactured electricity—the manufactured 
article. He was going to allow for the cost of manufacture, so far 
as it depended upon working cost, but they could not produce it 
without plant, and he was going to consider what allowance he 
ought to make in respect of the charge for plant which was necessary 
for that outside assistance. Take it as a fact that £200,000 of plant 
at Willesden at this present moment was required in order to give 
them that outside assistance, and the question to be considered 
was, What was a fair price for him to pay for that outside 
assistance ? 

The Umpire: Your valuers said, We give them now £180,000, 
the value of the capital as it exists; we shall take 44 per cent, upon 
that, and deduct it from the profits, because, with that £180,000 
handed from them, they could, apart from using it in trade, make 
44 per cent. upon it. 

Mr. Fletcher Moulton: Yes; they there meet with the question, 
If you had to use it. The tables I have put in have not treated it in 
that way. Continuing, the learned counsel said that if they paid 
them the £200,000 now, it appeared to him they were entitled to 
charge them with interest on it, because they used it all the time. 
If, on the other hand, he took it that they paid the £200,000 then, 
then they must take the discounted value now. 

Mr. Ryde: Are there not two things to be considered— first, 
whether a particular piece of plant has depreciated by age, and 
then the allowance for present value, as against deferred value, 
which 18 a different thing. We must not confuse those two things. 

Mr. Fletcher Moulton: No, апа I have only been upon the 
question of the effect of age, because I have only been considering 
the cost of hired capital. I have not been considering the question 
of valuation yet. I have only been considering the debt that you 
must make against profits by reason of hiring your capital. 'The 
second question, which you say must be kept distinct, is the ques- 
tion of valuation, and that I will come to as quite a distinct 
question. 

The Umpire: If, in order to meet the objection which is raised 
by Marylebone not having the area handed over to them with a 
self-contained supply, the company were prepared to hand over to 
Marylebone in meal- or in malt what it would cost Marylebone to 
give itself a self-contained supply, that would be treating you quite 
properly, would it not ? 

Mr. Fletcher Moulton: I feel very much inclined to adopt Sir 
Frederick Bramwell’s celebrated answer—yes and no. 

Mr. Ryde: Is this the way you put the argument? You say 
Marylebone was not self-contained but should have been. Mr. 
Cripps says—be it so, and to make it self-contained is £100,000 or 
whatever the figure is. Then you say that that is not enough, 
because if you put that £100,000 worth of plant, or whatever the 
figure is, in Marylebone, and work it as you were bound to do, still 

you would not have got down the working cost at so low a figure as 
the actual working cost. 

Mr. Fletcher Moulton: Yes. 

' Mr. Cripps remarked that the words self-contained " might not 
have the same meaning. When it was a question of profit they 
stood in the position of being entitled to work economically—they 
had the advantage of it, and. when it was а question of working in 
Marylebone in future, they had to take the capacity of the plant. 

Mr. Ryde: I waa not deciding against y ou, of course. 

Mr. Cripps: Quite so, only I did not want a misunderstanding. 

Mr. Fletcher Moulton said Mr. Cripps must remember that he 
had based on that his estimate of future profits—in other words, he 
had based on user his estimate of future profit. The. learned 
counsel then went into details as to the: internal capital of the 
company as represented by its buildings, plant, machinery, &c., and 
had not finished his speech when the tribunal adjourned until 

Thursday, December 18th. - | | | | 
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G.N. Railway Stores.—The contract for the supply of 
telegraph material to the Great Northern Railway during 1903 has 
been placed with the St. Helens Cable Co. 


ELECTRICITY AS A COMPETITOR OF GAS.* 


Br W. R. RAWLINGS, A. M. I. E. E. 


(Concluded from page 1050.) 


I MENTIONED that the same gas company (the Wandsworth) also 
issued a booklet by Mr. Ebenezer T. Pye, and on turning to this, we 
find on the second page this startling announcement :— 

“Coal gas recommended in preference to electric lighting for the 
better preservation of art treasures in the Birmingham Art 
Gallery." 

This startler is given on the authority of Mr. P. F. Frankland, 


. F.R.S., but on reading his report I find that the question was that of 


ventilated gas lighting versus unventilated arc lighting. Everyone 
must admit that this extract, placed as it is, is most unfair, and the 


‘same ruling applies to almost all the quotations given. 


Another sample of this literature comes from the Lea Bridge Gas 
Co., who issue a couple of leaflets quoting Sir W. H. Preece as 
reporting to the Maidstone Corporation and advising them not to 
adopt electric incandescent lamps in place of the gas incandescent 
burners for street lighting, and placing the cost at £6 per annum 
for electric, and £2 188. 3d. for gas. This gas company sums up by 
asserting that what applies to street lighting will apply to all other 
positions. We allunderstand the absurdity of such an assertion, во 
there is no need for me to comment further upon it, and in any case 
this last example is only a little over 2 tol, not 13 to 1. 

I think the foregoing examples of the class of literature sent out 
by the gas company are sufficient to show the need of our attention 
to that department. 

Referring to the mains department, the supply company’s engineer 
appears to be surrounded with many difficulties, which bring about 
delay and consequent loss of orders. To lay in a new service, they 
have the local authorities to contend with who require a month's 
notice ; then their orders are fluctuating, necessitating oftimes the 
holding over of connections for many days. How different this is 
from the action of the gas companies, whose position is far more fortu- 
nate! I have known cases where the service has been made and the 
light used on the same day as the contract was signed, and there is 
no doubt that the business-like control which the gas companies 
have over tbeir mains, places the electrical industry at a disadvan- 
tage, and everything possible that could be done to expedite the 
time it now takes to make an electric light connection would, with- 
out doubt, improve business generally. 

Further, I think it is a duty of every supply company to attend 
more promptly than at present to urgent orders for repairs to their 
own main fuses, for it is generally complained that should such an 
accident happen, there is very little chance of baving the same pot 
in order unti] the following day, and this is & point whicb, my 
hearers know only too well, is brought up as an objection against 
installing the electric light. 

In complying with the rules drawn up by the supply company and 
the fire offices, and it may be consulting engineers also, it is im- 
possible to interpret the three combined, and I venture to suggest 
that such a state of affairs is one, if not the worst, obstacle in 
the way of electrical contractors; it is to be hoped that the past 
efforts of the Institution of Electrical Engineers and their new 
rules will do much to remedy this evil. | 

In the Metropolitan Boroughs alone, there are no less 
than 11 different voltages at which supply is given, and as 
some of these are with alternating current at several different 
frequencies, the difficulties in the way are many. When we add to 
these objectionable features in electric light supply, the various 
prices and systems for charging for current, the 48 hours’ notice to con- 
nect, a month to get an extension of mains, (not the fault of the 
company), and the differences in the wiring rules and requirements 
of the respective supply companies, &c., we find that we are sur- 
rounded by confusion, and compelled to put a deal more money 
and energy into our businesses than is required by gasfitters. 

All these things tend to retard business in our direction, and it 
behoves us to protest against it. 

How different from the example I gave of obtaining a supply of 
gas is the usual procedure in electric lighting. 

The companies do not, as a rule, inspect the work during progress 
and advise as to their requirements, but leave it to the testing 
engineer to examine, and then often refuse to test or connect until 
some alterations in & few details are made; he will add to the feel- 
ings of the contractor by politely informing him on leaving that the 
fee for testing will be 10s. 6d., as his first appointment was useless, 
and that a copy of the rules may be seen at the company's office. 

It is just possible that, after these alterations have been made and 
supply. given, the fire office inspector drops in and insiste upon some 
further changes. I do not wish to imply that the rules of the com- 
panies and fire offices are at fault, but that as the rules stand the 
contractors cannot possibly satisfy all concerned, the consumer often 
comes to the conclusion that the work is faulty, and the contractor 
in the end suffers for a state of things over which hs bas no 
control. . a 

The various voltages to which I have referred compel all con- 
tractors to hold a stock far in excess of the amount required for the 
business done ; as an instance, if you keep, say, only three sizes of 
lamps in clear and obscured glass, you will require no less than 66 
different varieties to meet your customers' demands, and if you 
include fancy and special lamps, the quantity becomes enormous. 
The accessories are nearly as bad, as each company has its own 


* Abstract of paper read before the London Electrical Con- 
tractors' Association, December 2nd, 1902. 
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ideas of its requirements. The question of voltage also causes great 
delay in delivery, and increased cost of motors and similar appa- 
ratus ; in fact, it is one of the principal problems to be faced, and I 
would suggest that its importance requires the attention of the 
Board of Trade, with a view to standardising the E.M.F., for the 
metropolitan boroughs at least. The importance of this point 
applies equally to the frequency, and it is clear to everyone that the 
proper control of these important features would tend to the stan- 
dardisation of all lamps and apparatus. " 

The facilities offered by the gas companies to gas light contractors 
and their customers are altogether different from the conditiong under 
which electric light contractors have to work; they lay in their 
gervices at comparatively very short notice, and then provide, and 
sometimes connect, the meter to their main, and leave the gas light 
contractor to test and connect. 

That rulee are necessary we all know well enough, but I maintain 
that they should not tie our hands and our intellects so tightly as 

they do. They ought to be arranged in a more negative manner, 


and not tell us what we may or must use, but just say what we may 


not use. 


The rules of the supply companies and the fire offices vary to such 
an extent that, in nine cases out of ten, they disagree in what to us 
contractors are vital points. 

One of the worst rules in this respect is that relating to testing. 
Leaving out the fact that the supply companies' requirements in 
this respect vary to a great extent, they all, nevertheless, insist upon 
Bome certain standard. 

Ihave known over 12 fire offices to be interested in one installa- 
tion, and as each one had its separate rules, and the supply company 
also had its own set, it would have been absolutely impossible to 
conform to all their requirements. 

A further cause of complaint, and one which acts as s great 
hindrance to new business, i8 the charge that supply companies make 
the consumer pay for such items as "connection," “extra long service," 
“meter rent,” &c. 

A friend of mine living at Ealing is a customer for electricity to 
the value of about £20 perannum. He also has to pay £5 per 
annum for the street main, which the Ealing Council refused to lay 
under any other conditions. His house is one of many in the same 
road, and not in the middle of a field, as one would at first suppose. 

My firm a short time since guaranteed a three years’ minimum 
supply to a supply company for a service to a building because the 
consumer refused such conditions and the supplier insisted on the 
terms. I mention this as’ evidence that contractors do more to 
encourage the business than the supply companies. 

Yesterday I received a letter from a large college where elec- 
tricity has been recently installed ina portion of the building, and 
the results are as follows :— 


* Oct. and Nov., 1901. Oct. and Nov., 1902. 


Gas 


T ..£63 9 0 Gas ... 7 . £94 13 3 
Electricity ... 2012 0 
£55 5 3 


showing a saving of £8 3s. 9d. in the two months over the corre- 
sponding period of last year. The report which follows is even 
more interesting, since they state that the lighting is superior and 
the airof the rooms purer, with the result that many more students 
can work in the same space; upon this report follows an order 
for further extensions. I could give many such illustrations, 
but with the ever-increasing demand for electricity its own tale is 
told. 

Referring to the figures given by the gas company wherein 

they say that for gas costing £1, electricity will cost £13 
(but to be moderate I am willing to take it at 10 to 1 for 
the purpose of illustrating the absurdity of their calculations). 
Take, for example, a small 12-roomed house; one would require 
at least 20 points whether it be illuminated with gas or electricity. 
Now, the renewal of 20 mantles would cost (as per the Gas Co.’s 
quotation) 3s. to 58. per annum—say 4s.; we thus have a total bill 
for mantles alone of £4. 
From figures which I obtained from two supply companies, and 
from my own experience, & 12-roomed house would require about 
30 electric lamps installed to properly illuminate the same, and, as 
you all know, such a number would give a far superior distribution 
of light than 20 incandescent gas burners. 

The cost for lighting 30 lamps would amount to about £12 per 
annum as per the returns of the supply company (I have many 
illustrations where 100 lamps are installed where the cost works out 
about £20 per annum, but I desire to fully cover the illustration). 
Now add to the electricity bill of £12 say 30s. for renewal of lamps, 
we have a total cost of £13 10s. 

Our gas friends state that electricity costs 10 times more than gas; 
if that were true the total cost of lighting the 12-roomed house 
would be £1 7s. by gas, or one-third the cost of the mantles alone. 

It we take the foregoing illustration on the liberal lines set out by 
the gas writers of six to one, the cost should be £2 58., or a little 
over half the cost of the mantles. 

I will leave my hearers to draw their own conclusions. 


Cleaton Moor. — The U.D.C. has decided to take no 


action in respect to the application of the West Cumberland Electric 


ошау Со. for an extension of time for the completion of the 
work. 


by electric power." F. W. Wess and A. M. THOMPSON. 


NEW PATENTS. 1902. 


Compiled expressly for this Journal by W. Р. Тномрвон & Co., Electrical Patent 


Agents, 822, High Holborn, London, W.C., and at Liv 1 
inquiries should be addressed. : , erpool, to whom all 


26.999. Improvements in and coznected with eleotro-motors and similar 
electrical apparatus.“ J. W. MACFARLANE, of the firm of Watson, Laidlaw and 
Co. December 8th. 


27,001. Improvements in and relating to electric bells and telephones.” 
О. NoLTE and C. Hacer. December 8th. 


27,078. “ Ап improved form of current carrying wire for use iu overhead 
electric traction; also applicable for haulage purposes." J. WHITEHEAD. 
December 8th. 


21,073. “Improvements in electrical conductors.” 
December 8th. 


27,074. "Improved electrical cut-out or fuse holder.“ Е. H. Hraprey. 
December 8th. 


97,088. “ Improvements in electric signalling in connection with tramways." 
Н. Hirst and W. Woop. December 9th. 


27,089. ‘‘ Improvements in electric power transmitters for sewing machines 
and the like.” J. ROSENBERGER, December 9th. 

27,090. ‘Improvements in apparatus for working railway points and signals 
December 9th. 

27.006. ‘Improvements in combined switch and fuse." Н. Н. Hornasy, 
С. N. Van CLEEr, Е. W. ANGER Jun., and M. NEwGARD. December 9th. ' 
(Complete.) 

27,133. “Means for applying electricity to the body superficially.” A. R, 
MosLER, December 9th. (Complete.) 

27,183, “Improvements in enclosed arc lamps." V, RECLUS, H. C. F. M. 
PETITDIDIER and T. M. ScHMiTT. December 9th. 


27,161. ‘Improvements relating to electricity meters.” W. E. Evans. 
(Allgemeine Electricitäts-Geseilschaft, Germany.) December 9th. (Complete.) 

27,168. ‘Process for manufacturing the current-conducting connection 
between the filaments and the conducting wires in electric incandescent 
lamps.” J. PLecHATI. December 9th. 


97,179. “Improvements in the reduction of compounds by eleotrical heating 
and in apparatus therefor.” E. G. ACHESON. December 9th. (Complete.) 

27,180. ‘Improvements in accumulators or secondary batteries and the 
preparation of electrodes therefor.” C. F. A. von WELsBACH. December Sth. 

27,184. “Improvements in devices for operating electrically the points on 


electric tramways and railways.” J. P. TIERNEY an J. MALONE. 
December 9th. 


27,232. * Improvements in and relating to rotary electric contacts for high 
tension circuits.“ F. С. Buake. December 10th. 

97,297. An improved electrical connection fitting for use in conduit boxes 
and the like." G. Вухо and Н. A. GasPerp. December 10th. 

97239. A new or improved combined electric inoandescent lamp and 
switch." F. J. BIp DALI. December 10th. | 

27,947. "Improvements in or relating to deck standards used ia electric 
traction.” E. J . BuALLcoMBE. December 10th. 

27,265. Improvements in or relating to eleotric storage batteries.“ W. C. 
Heap. December 10th. ; 

27,272. “Improvments in the method of selective electric signalling." H. H. 
LAKE. (J. S. Stone, United States.) December 10th. 

27,284. '*A new method of retarding the back running of electric tram cars." 
С. Н. BreNcER. December llth. 

27,295. ‘Improvements in apparatus for amplifying electro-m 
waves.” H. H. лке. (J. 8. Stone, United States.) December 11. 

97,301. “Improvements in the method of amplifying electro-magnetio signs! 
waves.” H.H. Lake. (J. B. Stone, United States.) December 11th. 

27,308. “Improvements in apparatus for cleaning the grooves of electrical 
tramway rails and for facilitating the passage of the electric current.” A. T. М, 
MATHER., December lith. 

27,822. “Improvements in electric switches." H. Pierek, December llth. 

97,369. ** Ап improvement in synchronism indicators for use jn connecting 
alternate current or polyphase dynamo-electric machines in parallel.“ SIEMENS 
Bros. & Co., Lrp. (Siemens & Halske Aktien-Gesellschalt, Germany.) 
December lith. (Complete.) | 

91973. * А new or improved galvanic cell.“ G. PEARSON and L. FIELDEB. 
December 11th. 

21,974. **A new or improved electrode for galvanic cells and a metbod or 
process for producing same." G. PEARSON and L. Fizuper. December 11th. 

27,397. “Improvements connected with trolley poles of electrio cars ог 
locomotives.” J. S. RicBy and E. Gormiy. December 12th. 

27,443. Improved switchboard for effecting telephonic intercommunication.” 
J. Younes. December 12th. | 

27,472. “ An improvement in cooling devices for continuous current dynamo- 
electric machines." SIEMENS Bros. & Co., Lro. (Siemens & Halske Aktien- 
Gesellschaft, Germany.) December 12th, (Complete.) 

27,475. “Improvements in coin-operated apparatus for administering electric 
shocks.” W. С. Hawkes, F. MovrLET and T. E. TavLog. December 12th. 

27,476. ‘Improvements in or relating to electric railway or tramway traction.” 
W. S. Восіт and C. В. Bov_tt. December 12th. 


27,497. ‘Improvements in water pipe cases for electric bells and telephones.” 
L. W. DE Grave. December 18th. 


97,509. ‘*Penny-in-the-slot telephone call box." Т. HoLME. December 13th. 


J. B. SCAMMELL. 


etic signa 


97,540. ‘Improvements in or relating to arc lamps." T. L. CARBONE. 
December 13th. 
27,557. “Improvements in and relating to electrical resistances.” R. 


MARTAIN AND PORZELLANFABRIK KAHLA, FILIALE HERMSDORF-KLOSTERLAUSNITZ. 
December 18th. (Complete.) 


PUBLISHED SPECIFICATIONS, 1901. 


Copies of ваз of these Bpecifications may be obtained of Messrs, W. P. Thompson 
an 


. $92, High Holborn, W.C., and at Liverpool, price, post free, 9d. 
(in stamps). | 


4,509. Improved composition of paste for filling the celle of reticulated 


1 plates. H. J. H. Pickard and J. 8. Evans. Dated March 2nd, 


4,575. “Improvements relating to electric power distribution.” H. K. 
Lake. Dated March 4th, 1901. 


anim А “Improvements in electric furnaces.” R. C. Contardo, Dated March 
9 . 


4,586. “Improvements in primary batteries," C. N. Gauzentes Dated 
March 4th, 1901. 


4,597. “Improvements in electric demand indicators.” A. Wright and 
Reason Manufacturing Co. Dated Maroh 4th, 1901. 


4,695. “Improvements relating to the regulation of d amos," F. Strick- 
land. Dated March bth, 1901. ES д 


4,709. “Bound and fireproof walls for use in connection with telephone 
apparatus. Н, Schiffer. Dated March 5th, 1901, 
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TELEGRAMS ANB TELEPHONES. 
^ VERITY, London." 2648 ahd 4038 Gerrard. 
" VERITY, Birmingham." 2565. 
VERITY, Manchester." 2011. ' 
A а C 
Codes Used 
(8th Editien.) 


IN MANY DIFFERENT 
DESIGNS AND TYPES, 
SUITABLE FOR ALL 
PURPOSES. 


„ VERITY, Bristol." 01528. ; 
„ VERITYS, Glasgow." 3570 Mun., 3726 Nat. 
** VERITY, Belfast." 1229. 


EASILY WIRED. 


PORTABLE. 
ECONOMICAL. 


CIR G ULAR No. 5 0., giving Prices and all — 
sont Post Free cn — 


Nau fui Qm ААА (fF URL ыла. аы ды аы ам мы А, 


VERITYS LIMITED, 


PLUME & 'VICTORIA WORKS, ASTON, BIRMINGHAM. 
LONDON: 31, King St., Covent Garden, W.C. (Head Оноо). GLASGOW: 40, Bath Street. 
MANCHESTER: Hardman Street, Deansgate. BRISTOL: Edinburgh Chambers, Baldwin Street. 
BIRMINGHAM: Plume Place, Aston. BELFAST: 3, Kent Street, Royal Avenue. | 
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WAYGOOD * OTIS, LTD., 


to Н.М. 
THE KiNG. 


t 
* 


By Special 
Appointment 


WAYGOOD E et & CRANES. 


IMPORTERS OF 


OTIS ELEVATORS. 


Works and Head Offices —-FALMOUTH RD., LONDON, 3. E. 
Amerioan Department- 4, QUEEN WICTORIA ST., Е.С. 


е 4 | 
—7 af + й s: > Р -ii - ^ : 
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160 Brake-H.P. PRODUCER GAS ENGINE. 
The Engine illustrated Is fitted with Water-Cooled Piston and Exhaust Valve. 


THE CAMPBELL GAS ENGINE CO., 


NALI FAX, ENGLAND. ** 


London Office:—114, Tooley Street, S. E.; Glasgow Office:—104, Bath Street. 


т BABCOCK & WILCOX L= 


| "t PATENT WATER-TUBE 


PIT. SAFETY STEAM BOILERS 


over 3,500,000 H. P. i use, 


7,000,000 H.P. of which are installed in 


Ed Electric Light & Traction Stations. 


200 Plants equipped in Great Britain and Ireland alone. 


SA COMPLETE STEAM PIPING INSTALLATIONS 
| | AND ALL BOILER HOUSE ACCESSORIES. 


- — * 


BABCOCK AND WILCOX BOILER FITTED WITH SUPERHEATER 


HEAD 
E hne: Oriel House, Farringdon Street, London, E.C. 


* : Zr ND 
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HIGH TENSION or LOW TENSION 


MANUFACTURED BY 


s FRANKENBURG. Lwm, 


м 
Sog 
fas 


\ 
"~ 
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` 
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LONDON ;— . ^ GLASGOW :— NEWCASTLE-upon-TYNE :— ^ 
26, Shaftesbury Avenue, W | 62, Robertson Street. Albioa Buildings, St. James St. 


MAKERS of 


DYNAMOS & MOTORS 


> ENCES «| 
TT р; * 
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CRANE MOTOR. 


| 00 0mm 
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is the most perfect Leather in existence for flat machine 
Belting, Laces, Rope, Twist, &c., is very pliable, runs 
evenly, has a perfect grip on the pulleys, transmits 
| 25 per cent, more effective power, does not stretch 
ana slip, is very light in weight and altogether the 
most economical Belt, Sole Manufacturers: The 


 DYNAMUS 
“MOTORS 


British ** Chicago Rawhide” Mig. Co., Ltd. (successors 
то э. Schreiber). Head Office and Works, Beaufort 
Road. Birkenhead. London Office, 6. Dowgate Hill, E.C. 


THE 


VULCAN BOILER & GENERAL 


IE | Insurance Company, Limited. — 
i N D U ST R fl A L. Chief Offices: 67, King St., Manchester. 
| : (EST. 1858.) SUBSCRIBED CAPITAL. £375,000. 
| insurance and Inspection of Bollers, Engines, Dynamos, 
EN G i N [3 i3 ER i М G | Motors, and other Electrical Plant. 
| Upwards ef 45.000 BOILERS and ENGINES under supervision. 


| C MI p AN Y és Workmen's Compensation Act, Empleyers’ Liability Aot and Common 
> H : . | | ; Law, Persona! Accident, Third Party, Fidelity Guarantee, . 


and Burglary Insurance. 


APPLICATIONS for AGENCIES INVITED. 


Hyp E MANCHESTER IH 6 Ф 


LECTRICAL 


wwJo woop 


OF THE LATEST & MOST IMPROVED DESIGNS 
— FOR LIGHTING and POWER TRANSMISSION. œ> 


e]QoEowy 


MACHINERY 


— Р ч ч c — 


—— 40 KW. — 
MOTOR  - mE Г 
. - GENERATOR. 7 


— 


ILLUSTRATED CATALOGUE OF , 
CONTINUOUS CURRENT 
DYNAMOS and MOTORS 
ON APPLICATION. 


TEE 


SANDYCROFT FOUNDRY co., Ltd., Near CHESTER. | 


Aga i ыш 
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Makers of 
GENERATORS, 
MOTORS, 
CONTROLLERS, 
STARTERS, 
ARC LAMPS,. 
CRANES, 
HOISTS, 
CAPSTANS, 
WINCHES, 


MOTOR DRIVEN 
PUMPS, 


VENTILATING FANS, 
&c. | 


. ЗОО KILOWATT “ROYCE” DIRECT-COUPLED POWER GENERATOR. 


IVIANCHESTER, ENGLAND. 


IMPORTANT. 


MELDRUM DESTRUCTORS 


have recently been contracted for by the undermentioned towns: 


Kingston-on-Thames. Sudbury. Elland. 

Watford. | | Weymouth. Glasgow "a 
Dartford. Kettering. Port Glasgow. 
Sheerness. Ayr. . Heywood. . 17 
Ipswich, Burnley. Withington, &c., de. 


Is not this very signifioant also tho following faots 7: 
(A) That we have ereoted over SO Destructors during the past 5 years, and 
(B) That during the present year nearly TWICE AS MANY eontraots. 


| 
have heen awarded to. us as have been secured by all the other makers In 
the aggregate. 


For fall ‘particulars, apply :— 


MELDRUM BROS., Ltd., 


Mso veon Affantic Works, MANCHESTER. 


eS eee ы U 
> —— . E. 
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STELLITE ELECTRICAL ACCESSORIES. 


HIGH-VOLTAGE DOUBLE-POLE TURN SWITCH, 


To Carry 25 Amps. 


CONTAINS . QUICK, 
NO LONG, 

FIBRE DOUBLE 
PARTS. BREAK. 


[nd 


LARGE 
CONTACT 
SURFACE 


PERFECTLY 
INSULATED. 


. | Catalogue No. 2605. 
Price 7/6 each, subject. Porcelain made at our own Potteries. 


London Agents: BAXTER & CAUNTER, 86, Charing Cross Koad, W.C. 


THE ELECTRIC & ORDNANCE ACCESSORIES CO., "s 


Stellite баана sp i aa 


CASING & GAPPING.|MEIROWSKY & Со. 


— üĩ ЧЫ ЧУ ЧУ E d 
B t V | E 0 f f d | À MANUFACTURERS oF : 
est Value Ever urlere Mica and Other Electrical Insulation Materials. 
4-9-9-9-0-9-9-9-9-6 
BEST AMERICAN WHITEWOOD. BPECIALITIES: 
N 26/6 per 1000 ft. | 21" ... ... 45/- per 1000 ft. | MEGOMIT COMPOUND MICA for COMMUTATOR INSULATION. 
T .. ... 31/6 " 21359. 50- „ MEGOMIT (B Quality) for SLOT IRSULATION and MOULDIRG. 
| чи 33/- » 2229. . ӨТ- ©» MICA CLOTH and PAPER, MICA COMMUTATOR RINGS. 
Po еле 37186 „ ДЕ Маз ча 7TM- „ MICA CHANNELS for SLOT INSULATION, TUBES, &c. 
F.0.R. Birmingham or Liverpool. EXCELSIOR (OIL INSULATED), PAPER, LINEN, SILK, . 
are ene PRESSPAHN YARNISH. 
cs a" a" aaa a "a ` 
THE ELECTRICAL TRADES SUPPLY, Sole Agenta for the United Kingdom 
LIMITED, GEORGE SCHULTZ & C0., 22, Laurence Pountney Lane, E.C. 


CORNWALL STREET, BIRMI NGHAM. Telegraphic Address:—'' STERLHEAD." Telephone No. 5041 Bank. 


66 IM. P. 


Е IRONCLAD CIRCUIT BREAKERS. 
4— 10 For 500 Volt Motors. 

ATI „ 

12—18 

0—5 d eo" W | 8 
ти | а о «T wer W 
ee MARRYAT & PLACE, 


28, HATTON GARDEN, E.C. 
Telephene No. 981 Holbern. 


December 28, 1902.] THE ELECTRICAL REVIEW SUPPLEMENT. [27] VII 
— — — . a e 


Sir . : ; — 
HIRAM MAXIM STANDARD LAMP 


English Manufacture 
300-VOLT 


MAXIM LAMPS 


AS SUPPLIED 
TO THE 


Government 


Electrical and 
Engineering Co., Ltd. 


WORKS :— 
GILLINGHAM STREET 
VICTORIA, 8.W. 
Telephone: 731 Westminster, 


OFFICES :— 
65-7, GRACECHURCH Fr., 
| LONDON, Е.С. 


MANUFACTURERS Dopartments. | 
OELEBRATED 
LIBERAL DISCOUNTS 
MAXIM LAMP, pan 


ALL TYPES 


Electrical - 
- Accessories. 


LARGE STOCKS KEPT. 


PROMPT DELIVERY 
GUARANTEED. 


THE ANTI-VIBRATOR, L". 


= Ж 

9 83 » 

ENGINEERS AND VIBRATION SPECIALISTS, 18 8-23. d F 
ауз асрар 3292590 OP 

Patentees and Sole Manufacturers. EE puss? 

Contractors to H.M. War Office. КАРЕ E 8 

— 88 O58 T* at | | 

ANTI-VIBRATION FRAMES SUPPLIED FOR ga $5 8 i 


ALL KINDS OF MACHINERY, STEAM, Wood-Moulding Mills, Harris St., and Garnett &t., 5..ADFORD; 
GAS & OIL ENGINES, DYNAMOS & MOTORS. Also at Humber Sawmills, Burleigh St., HULL. 


Also, stocked in London, the undermentioned sizes in prime quality 


Buildings Tested for Vibration by Scientific rcr RADO RS ED A halt E MM ET 

Methods with Specially Designed Width of Goods | 1g" yy 1 LN s 

I t Bize of Grooves +" E —— eae a m 

nstruments. Hold the follow- | 1/22, 1/20, 1/19, 1/18, | 1/15, 1/14, 1/18, | 1/10, 1/9, 1/8, 

— 6 ing cables (fit- 1/91 | 1/17, 1/16, 8/25, | 1/12, 1/11, 8/18, | 7/90, 7/19, 

ANTI-VIBRATION FRAMES FOR ACCUMULATORS FOR ting loosely), | | 8/3, 8/29, 8/20, f Tii, | T8, 19/23, 
ELECTRICALLY PROPELLED VEHICLES. gauge | ту! тю ү — 19m 

Width of Goods 24 NC GEEK , aW p. i Ww. a 
Size of Grooves 4 "T ў" E i” 

rartiewtare nad Prices on Anplicntien te Hold the following 7/17, 716), | 7/14, | 19/16, | 19/16, (19/14, 19/18, 

CERTUS WORKS, LIMES ROAD, CROYDON cables (fitting | 7/15, 19/20. | 19/18 | and and 19/12, 87/16, 
Р , е loosely, legal and and 19/5 | 19/15 and 
And 21 & 23, CALE STREET, CHELSEA, S.W. standard gauge 1909 | 19171 | | _ 8715 

Telegrams: '' CERTUS, CROYDON. " All communications to be made to Bradford. 


‘CONSOL s r -CONSOLS. 


SAMPLES AND GENEROUS TERMS. 


7!- doz. LOW VOLTAGE. me sm GONSOLS гоа. 9/- doz. HIGH VOLTAGE. 


“CONSOLS ЈА CONSOLS 


LONDON, S.W. 


Established 1827. Telegrapnic Address: ° Unsworth, Derby." 


G. B. UNSWORTH & SONS, Ltd., n 


Manufacturers of Electrical Wires of Every Description for Electrical Instruments, Dynamos, Machines, Telephones and Electric Belts. 


INSULATED LINE WIRES AND CABLES | 
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THE CONSDLIOATED TELEPHONE 
Tulln & Ne C% 2 


INTERCOMMUNICATION TELEPHONES, 


MADE FOR 


WALL OR DESK TELEPHONES 
WITH 


BATTERY OR MAGNETO RINGING. 


With this System-— (4) There is no Radial Arm to work 
(1) There is no delay in obtaining loose and get out of order. 


communication between any twc 
points connected, because (5) Connection with two “ Stations 


cannot be made unintentionally 
as on other systems. 


(2) Communication is obtained with 
any other station by merely 


inserting the plug in the required (6) Absolute certainty of connection 
socket. is secured. 

(8) A Central Switch Board and the (T) The “Home Station can be 
services of an Operator are called even when the Plug has 


entirely dispensed with. not been replaced. 
All Goods Manufactured in this Country. 


Head Office and Works :— 
Korthampton Works, Northampton Grove, Canonbury, N. 
| WORKS:- COVENTRY, ENGLAND. | 


-FIRST-CLASS y wb WANTED. 


| peo == — 
pa , PU LS FORD 
" Wri'e | { D. f : Write 
k for ; 2 ; чы: pE H І for 
р, ices i : i : Prices 
* x 
Lamps Y 97 | NA Lan. 
of all * S 8 (Р, „ T DY h УЛДЫМ, of all 
Voltages. SL А Ш 8 we ble, Ц 8 | voltages 
2d Di 
Libe al Liberal 
Trade Trade 
Discount. Ciscount 
| * 7 
LM Good. 
: “oe | erms 
0 
to 
| Agents. | Agents. 
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| INCAN DESCEN 3 


2 Я 
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е 


НЕ PULSFORD ELECTRIC INCANDESCENT LAMP COMPANY 


78, KING STREET, MANCHESTER. 


one page, £5. 58. 


VVV 
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STANDARD MOTOR DIRECT ICOUPLED TO PUMP. 


SLOW SPEED MOTORS. REDUCTION 
GEAR MOTORS. 
MOTOR- DRIVEN PUMPS AND FANS. 


SPECIALITIES 


CRANE MOTORS. 


НЫ АА АТААТ e c SNE 


ELECTROMOTORS LIMITED, 


Openshaw, MANCHESTER. 


London Office :—35, Queen Victoria Street, E.C. 


Telegrams ;:—'' MAGNET, MANCHEST R.” 
Telephone No. 4442. 


Publishers’ Announcements. 


0010510 IMPORTANT. “ | 
КЕНРЕЗ ENGINEER'S VEAR-BOOK 


FORMULA, RULES, TABLES, ‘AND DATA. 
For 1903. | 


| н ж This work (published Annually ati 8/- ) is 
‘recognised as the most Profitable Medium 
* for a Twelve Months ebe 


TWO pages, аө. 9 98. 


be sent as soon as possible to the Proprietors, 
care of 


_ Messrs. CROSBY LOCKWOOD & SON, 
7 Stationers’ Hall Court, ЕС. 2. 2 


Advertisements for the 1903. mit 


" Kempe's Year-Book really requires no commendation. 
Its sphere of usefulness is widely known, and it is’ used by 
engincers the world over,"—THE ENGINEER. 


r d CUP BENE SOT eee aoe Ue 


THE Alk PERFECT REDUCING Lek. 


CAN 
BE USED 
YO ADVANTAGE 
ON ANY 
$TEAM-USING 
MACHINE. 


RSPR POPs NR. 


ro, X" W. M. BAILEY & Go., Ltd. (Dpt. 2 X 


: . ——— 


б . i 
E TN. "FOREN T. c MCI 


Telegrams: '" ORDERS, LONDON,” 
Telephone No. &078 Bank. 


MA Leading Engineer says: 

“I used * PHONO-ELECTRIC' for the 
heaviest traffic. It has already lasted 
2% times as long as h:rd-drawn copper, 
and is still gcod." 


Anothcr says: 
“I co not think you are at all over- 
Stating the case when you say ‘PHONO’ 
will last at least twice as long as hard- 
drawn copper. ' 


Another says: 
“Tt has fully twice the life.” 
q 


MORE PROOF IF NECESSARY. 
| SEND FOR ‘RED’ BOOKLET. 


Can You "mm x 


Je Use Havd-Ovaune 
For Iyot NUN 
PHONO-ELECTRIC 

Lose Jurcex as f 


Fztvieeuims, f'aJovan tk Cour C, 
| Lon clore - 


— соса — я 
-> ES 27 Row ,, " 


ee TTT... ̃˙ REE Sm -. 1 a 
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NEW PROCESS 


үт 2 Ls 


| NOISELESS. 
| | 1 EQUAL IN STRENGTH 
| 1 | TO METAL. 
| | | NO BREAKING OF COGS, — 
ХА о - SMALL. VIBRATION. 
= Sena for Special Price List of “Electric Car Gears.” 
=œ ~ GEORGE ANGUS е GO., Ltd, 
NEW PROCESS RAW HIDE GEAR WHEEL, | NEWCASTLE-ON-TYNE, 
And at LONDON, LIVERPOQL, MANCHESTER, LEEDS. BIRMINGHAM. GLASGOW, 


One of the Largest yet made, 
334 In. pltoh diameter, iron Shrouds and Centre 


ri dii 


HIGH 
VOLTAGE 
LAMPS 
A SPECIALITY. 


— 


LIVERPOOL: 


17, SOUTH CASTLE 


and CARDIFF ; also at JOHANNESBURG, S.A., P.O, Box 312. 


MANUFACTURERS 


OF ALL KINDS OF 


ELECTRIC 
INCANDESCENT 
LAMPS. 


5 И ЇЇ ТҮ se 
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LONDON: 


9, GUILDHALL CHAMBERS 


|| T e I | 


IR Hil | 
ч j 


BASINGHALL STREET. 
Telephone :— STREET. 
700 L. Wall. 
Telegrams :— | а ша?” sat 
Durament gy 
ond" 200 Volt, 16 Candle-power (Full size). LIVERPOOL. 
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i THE 


UNIVERSAL ELECTRICAL DIRECTORY 


(J. A. BERLY' B). 


Corrections can now only be noted on “Addenda”Page and should 
be sent in at once to E 
| | DIRECTORY ADVERTISING DEPARTMENT, 

4, Ludgate Hill, London, В.С. 


Latest date for receiving subscription orders, 3lst December. 


Betore Puhlicatian: | | After Publication : 
UNITED KINGDOM .. 6/- Post Free. UNITED KINGDOM .. 10/- Post Free. 
BRITISH COLONIES ... Tj- | BRITISH COLONIES .. 12/- j 


OTHER COUNTRIES .. 8/- " OTHER COUNTRIES... 13/- m 
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... 
NALBER BROTHERS & THOMPSON'S 
| N.C.S. Electrostatic Voltmeters. 


| AYRTON & MATHER PATENTS. 
Ranges - - - 800-1200 1600-2400 1800-2800. 2000-5000. 


Very accurate. 
Dead beat. 


Complete with supplementary 
pointer and double pole 
high tension fuses. 


Tolephone Nos. 124 Bank, 6124 Bank. Tolegrams : ‘‘OCCLUDE, LONDON.” PRICE " £10 


| NALDER BROS. 4 THOMPSON, 


34, QUEEN STREET, OHEAPSIDE, LONDON, - E.O. 

AGENTS :—SIMON BERRY & Co., 65, King Street, Manchester; WM. McGEOCH A Co.. Ltd., Morrison's Court. 
108, Argyle Street, Glasgow; ELECTRICAL ENGINEERING STORES, 11, Upper Priory, Birmingham: ROBERT 
BOWRAN A Co., 3, St. Nicholas Bulldingse. Newcastie-on-Tyne ; LUCIEN ESPIR, ii bis. Rue de Maubeuge, Paris ; 
OSWALD HAES, 56. Margaret Street. Sydney; BALMER LAWRIE & Co., Calcutta. | 


A REVOLUTION IN CONTROLLERS 
AMMETERS & VOLTMETERS REVERSING MOTORS. 


THE RELIABILITY 
Of a Gravity-controlled Instrument. | We Olaim the following Advantages :— | 
THE DEADBEATNESS : 1. No Reversing Switch. 


ы 2. Reversal aud Control 


Of a Moving Coil Instrument. by one movement of 
\ single lever. 


HANDSOME—ACCURATE \ 3. All Resistances con- 


tained in case, giving 
very compact Ar- 
rangement. 


4. Magnetic blow-out 
upon all sizes. 


5. Only four terminals to 
connect. 


6. Contacts can be re- 
placed in a few 
minutes by undoing 

two screws only. 


7. All parts easily acces- 
sible for repairs or 
renewable. 

8. On account of ease in 
reversal and control, 
and small space oc- 
cupied it is p epe 

" suitable ior ma- 

— chines with several 


Direct er Alternating Current. (PATENTED.) motions controlled 


by separate motors. 


EVERETT, EDGCUMBE & CO., | Electric Controller & Supply 66. 


н 5 GREAT SAFFRON HILL, 
== olborn. LONDON, E. o. 47. VICTORIA STREET, LONDON, 8. W. 


T'elagrams: "EVEBBGENDOBS LONDON.” 
(АМО CLEVELAND DAIO, U.S.A) 


me 


Send for Prices. 


No 
Liquids T 
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ER 
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Brooke's Patent 
Oil Separating System 


A complete system for extrecting oil from exhaust 


steam, including the sutomaric discharge of the 
collected oil without say drive or Manipulation. 


Holden & Brooke, Ltd. 


(10 Caso Street. E C. 


Patent Separator 


The most successful sad most used Dryer. 
Not в pocket or balfic, but a delinite Separator, 
Wuercepnng and exirscung the moisture (rom sicam 


Holden & Brooke, Ltd., 


Sirius Works. West Gorton. MANCHESTER 


Otftcial Notices. 


BOROUGH OF LOWESTOFT. 


— — 


TRAM WAS. 


АЕ CORPORATION invite Tenders for :— 


Contract No. 5.— Motor Cars, Trucks, Motors and Equipments. 
Contract No. 6.—Track Sweeping and Watering Car. 


Copies of the Specification, with Form of Tender, General Con- 
ditions, &c., may be obtained on and after the 12th December, 
from the undersigned, on depositing a £10 Bank of England note, 
which sum will be returned on receipt of a bond fide Tender. 

Specifications can be seen at, but not obtained from, the Office 
of Mr. W. C. C. Hawtayne, of 9, Queen Street Place, London, 
E.C., Consulting Engineer to the Corporation. 

The Contractor whose Tender is accepted will bo required to 
enter into & formal agreement under seal with sufficient sureties 
for the due performance of his Contract. 

Sealed Tenders, marked ‘‘ Tenders for Tramways," to be 
addressed to the Town Clerk, Town Clerk's Office, Lowestoft, and 
to be delivered on or before 5 p.m. on the 7th day of JANUARY, 
1903. 

The Corporation do not bind themselves to accept the lowest or 
any Tender. | 
| ` В. BEATTIE NICHOLSON, 
Town Clerk. 
Town Clerk's Office, 
Lowestoft, 
December 12th, 1902. 219 


BURGH OF PARTICK. 


ELECTRICITY DEPARTMENT. 


Arc Lamp Columns, Arc Lamps, Mains, &c. 


HE TOWN COUNCIL OF THE BURGH OF PARTICK i 
prepared to receive Tenders for the following :— | 


Contract 114.—200 Arc Lamp Columns, Are Lamps, 
Fittings, &c. 2 

118.—Supply, Laying and Jointing of necessary 
Cables, Feeders, Joint Boxes, &c. 


Specifications and Forms of Tender may be obtained from 
Мг. H. B. MaxwELL, A. M. I. E. E., Burgh Electrical Engineer, 


9 


Mauldslie Street, Partick, on payment of One Guinea, which will 


be returned on receipt of a bona fide Tender. Sealed Tenders 
endorsed ‘‘ Dust Destructor and Electricity Supply, Tender for 
Contract No. 11a or 11B," to be lodged with the undersigned not 
later than 12 o'clock noon on Tuesday, January 6th, 1903. , 

The Council do not bind themselves to accept the lowest or any 


Tender. 

! JAS. DONALDSON, 

Town Clerk, 

97, West Regent Street, : 
Glasgow, 256 
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Official Notices. Continued. 


 SWANSEA HARBOUR TRUST. 


To Electrical Engineers and Contractors. 


HE SWANSEA HARBOUR TRUSTEES invite Tenders for 
the wiring and supply of Sundry Fittings for electric lighting 

at the New Harbour Offices. | 
Conditions, Specification and Form of Tender may be obtained of 


the undersigned on payment of £2 2s., which will be returned on 


receipt of a boná jide Tender. 

Tenders, sealed and marked outside Tender Electric Lighting," 
should be delivered to the undersigned at the Harbour Offices, 
Swansea, not later than 10 a.m. on THURSDAY, 8th JANUARY, 1903. 

Tho Trustees do not bind themselves to accept the lowest or any 
Tender. | 
TALFOURD STRICK, 

Clerk. 
Harbour Office, Swansea, 
16th December, 1902. 311 


METROPOLITAN BOROUGH OF STEPNEY. 


Tenders for Steam Dynamo. 


HE ELECTRICAL COMMITTEE of the Stepney Borough 
Council invite Tenders for the supply and erection at their 
Generating Station, Osborn Street, of One 500.kw. Combined 
Steam Engine and Multipolar Direct-current Dynamo, the Engine, 
to be of the Vertical High-speed Reciprocating type. 

Copies of the Specification can be obtained on application to the 
undersigned on payment of a deposit of £5 5s., which will be 
returned on receipt of bond side tenders. 

Tenders must be delivered, addressed to the Chairman of the 
Electrical Committee, 27, Osborn Street, Whitechapel, and 
endorsed Tender for Steam Dynamo,” not later than 12.0 noon 
on THURSDAY, JANUARY lóth, 1903. " 

The Council do not bind themselves to accept the lowest or any 


tender. ' 
ARTHUR WRIGHT, 
Consulting Engineer. 
27, Osborn Street, 
Whitechapel, E. 271 


1 


BOROUGH OF BARROW-IN-FURNESS. 
ELECTRICITY DEPARTMENT. 


Contract No. Il. 


— 


HE CORPORATION are prepared to receive Tenders for the 
supply and erection of: | 
(A.)—Two 250-kw. Engines and Generators. 
(B.)—Generators and Traction Feeder Switchboards and 
А Board of Trade Panel. 
(C.)—Steam and Exhaust Pipes. 


Complete Specifications and Forms of Tender may be obtained 


| from the undersigned after the 10th inst., on payment of a deposit 


of Two Guineas, which will be returned on receipt of a boma fide 


Tender. | x . 
Tenders, addressed to the Chairman, Electricity Committee, and 


endorsed Tender for Contract No. II., Section A, B or C," to 


be delivered at my office not later than 12 noon on MONDAY, 


JANUARY 5th, 1903. | 
The lowest or any Tender not necessarily accepted. 
By Order, 
C. F. PRESTON, 
Town 


Town Hall, 
Barrow-in-Furness. 


December 2nd, 1902. | 142 
—— EAM — ———Á———— —am— MÀS" 
[Continued on Page 14.] 
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Oficial Potices.—Continue. 
— —-¼¼ — !- 
BOROUGH OF SOUTHEND-ON-SEA. 


TO ELECTRICAL CONTRACTORS. 


HE CORPORATION invite Tenders for the Wiring and 
Supply of Fittings for lighting by Electricity the Municipal 
Buildings and Institute, Clarence Road, Southend-on-Sea. 

Particulars and Specification may be obtained проп application 
to Mr. W. E. J. НЕЕХАХ, M.I.E.E.. Borough Electrical Engineer, 
Southend-on-Sea (upon deposit of cheque for 10s. 6d., which will 
be returned on receipt of a bona fide 'Tender). 

Sealed Tenders, endorsed ' Electric Lighting — Municipal 
Buildings.” to be delivered at my office before 12 o'clock noon on 
Tuesday. the 6th day of January, 1903. 

The Corporation do not bind themselves to accept the lowest or 
any Tender. 

By order, 
WILLIAM H. SNOM. 
| Town Clerk. 
Southend-on-Sea, | 
20th December, 1902. 335 


ESSEX AND COLCHESTER HOSPITAL. 


HE COMMITTEE invite tenders for wiring and fittings for the 
electrical lighting of the Hospital buildings. 

Persons desirous of tendering may inspect the plans between 10 
and 12 a.m., and on payment of one guinea (which will be returned 
on receipt of a bond fide tender) obtain specifications from the 
Borough Electrical Engincer, Stanwell Street, Colchester. 

Sealed tenders. endorsed Tender for Wiring,” to be addressed 
to the Secretary, The Hospital. Colchester, and to be sent in not 
later than Saturday, 17th January. 1903. 

The Committee do not bind themselves to accept the lowest or 
auy Tender. 

Ну order. 
C. L. BECHER. 
Neeretery. 


December 26th. 1902. 339 
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CITY OF CANTERBURY. 


BOROUGH ASYLUM. 


Tenders for Electric Tell-Tales, Clocke and Bells. 


HE ASYLUM COMMITTEE invite Tenders for a system of 
Electric Tell-Tales. Clocks and Bells at the Borough Asylum, 
Canterbury. 5 
Copies of Specification and Conditions can be obtained upon 
application to the Borough Electrical Enginecr, Electricity Works, 
Canterbury. ` 
Tenders to be sent to the undersigned, marked “ Tenders for 
Electric Clock, &c..” on or before 10 a.m. on THURSDAY, JANUARY 
Ist, 1909. 
The Committee do not bind themselves to accept the lowest or 
any Tender. 
By Order, 
HENRY FIELDING, 
Town Clerk. 
Town Clerk's Office, 
Canterbury, 
December 17th, 1902. 300 


v 


Doulton 
For „ТТТ 
TRACTION 
E „жа | 
Minimum 
Space 
Sound 


Construction 
eo e 


Doulton & Co. 


Limited 


Orfictal Potices.— Continued. 
| | | | | 


STALYBRIDGE, HYDE, MOSSLEY & DUKINFIELD 
TRAMWAYS & ELECTRICITY BOARD. 


" ES 


| Contracts Nos. 8 and 9. 


HE BOARD are prepared to receive Tenders for the supply, Е 


delivery, laying, erection and connecting-up, &c., of the 
following :— 


Contract No. 8. 
Section A.— High Tension Cables. 
Section B.—Low Tension Cables, Telephone and Test 


Wires, &c. | 
Contract No. 9. 


Section A.—Extra High Tension Switchboards for 
Main Generating Station and Four Sub-Stations. 
Section B.—Low Tension Switchboards. 


Tenderers are at liberty to tender for any one or all of the 
Sections but not part of a Section. 

Specifications and Forms of Tender. may be obtained from the 
undersigned on making a deposit of One Guinea in respect of each 
Contract, which amount'will be returned on receipt of а bond fide 
Tender. 

Early application for Specifications is desirable as only a limited 


number will be given out. 


‘Tenders аге to be on the prescribed Form, accompanied by а 
further deposit of Five Guineas (which amount will be returned 
to those whose Tenders are not accepted), together with the Speci- 
fication and General Conditions intact, sealed and endorsed 
„Contract No. 8,” or Contract No. 9,” as the case may be, and 
delivered to the undersigned on or before Monpay, JANUARY 5th, 
1903. 

The Board do not bind themselves to accept the lowest or any 
Tender. 

FRANK SCHOFIELD, 
Clerk to the Board. 
Town Hall, Stalybridge, 
December Sth, 1902. | 166 


ELECTRICAL REVIEW 


I EE AND CASES.—Subscribers and others can have 

their half-yearly numbers bound handsomely in Black Cloth 
at the rate of 4s. per volume. Oases for binding are also supplied 
at 2s. 6d. each.—4, Ludgate Hill, London. | 


BELLISS & MORGOM LTD. | | 


to G. E. BBLLISS & Co., Ltd), . 
BIRMINGHAM 


PATENT SELF LUBRICATING ENGINES| |: 


FOR ELECTRIC LIGHT, POWER OR TRACTION. 
Bee Illustrated Advertisement Alternate Weeks, 


EVERSHED & VIGNOLES, Ltd., 


MAKERS OF ALL KINDS OF 
ELECTRICAL INSTRUMENTS. 
Seo Advertisement Docembor 19th. 87a 


Conduits 
SEAT For 
Sy LIGHTING 
e Ө ° 
Minimum 
Labour 
Deprectation 
| Nil 
o e 


Lambeth 
Lowpow S.E. 


|| 


BOOSTIN 
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HIGHFIELD ceo SYSTEM. 


Intending adopters of the Highfield System of Booster Regulation 
are warned that highly successful and satisfactory results, both as 
regards efficiency and economy, can only be obtained by machines 
embodying the principles covered by the 2. Patents. 


Equivalent working must not be expected as it cannot be obtained 
by the so-called automatic reversible boosters being offered to the 
public, which only give very modified results in an inefficient and 


very uneconomical manner. 


Patents for the Highfield System of Automatic and Semi-auto- 
matic Booster Control have been granted in Great Britain, Germany, 
United States, and other Principal Countries in the World, and 


proceedings will be taken against any infringement of the same. 


MACHINES ARE INSTALLED OR ON ORDER FOR THE FOLLOWING 
CENTRAL AND POWER STATIONS, &c. 
City & South London Railway (4 Machines) Merthyr Tydfil Electric Traction Co. 
Bournemouth & Poole Electric Supply Co. Metropolitan District Electric Traction Co. 


e Machines) Buenos Ayres & Great Southern Railwa 
Garston & District Electric Supply Co. а y © у 


(2 Machines) Barnsley Corporation 
Willans & Robinson, Ltd. (2 Machines) Bexiey T 
St. Helens Corporation (2 Machines) Birkenhead » 
London, Brighton & South Coast Railway Burnley ээ 
Blackpool & Fleetwood Tram Co. Heckmondwike ,, 
Maen Offeren Slate Quarry Co. Newport » 
Pilkington Bros.. St. Helens Stafford » 
Camborne Electric Supply Co. West Bromwich ,, 
Gateshead Electric Power Distribution Co. &c., &c., &c. 


eo 
[4 


FOR PARTIGULARS AND PRIOES APPLY TO— 


ОТЕ CHLORIDE Electrical Storage 


Company, Limitod, 


London ©Offioe г CLIFTON JUNCTION, 
39, Victoria Street, S.W. | Near MANCHESTER. 
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Tuer Simpctex Stee. Сомоит System 


For Electric Wire Protection. 


The Most Economical and Efficlent System ever designed. 


— c 


The Onty Compiete System, since It provides a protection for the wires 
from the machine terminals to the farthest lamp. 


NOTICE. 


We have found it necessary to stamp all Conduit and 
Fittings manufactured by us with the word 


‘SIMPLEX. 


Consulting Bngineers and Architects specifying our material, 
and Contractors using it, should satisfy themselves that all 
Conduit material supplied to their instructions is stamped with 
the word "SIMPLEX." 


THE SIMPLEX STEEL CONDUIT CO., Ltd. 


J 1903 2 


THIS NEW CATALOGUE, 
Conduit and some 600 


CATALOGUE. 


embracing 12 Grades ot 
Fittings, is now in the 


press, and will be issued In JANUARY NEXT. 


IMPROVED. ENLARGED, 


SIMPEL 
THE SIMPLEX STEEL CONDUIT CO., Ltd., 


80, DIGBETH, BIRMINGHAM, 


TELEGRAMS: 20, BUCKLERSBURY, LONDON, E.C. TELEPHONES: 
tonom, Birmingham: 1, PEEL STREET, MANCHESTER. mel киийн. 
udiphone, London.” 52 Bank, London. 
* Economical, Manchester.” | 37, MOORFIELDS, LIVERPOOL. 09025 Manchester. ` 


DICK'S PATENT DRIVING DELTS 


GUTTA-PERCHA CANVAS AND BALATA. 


As an article of practica, 


SPECIAL FEATURES: 


Great Durability. 


Enormous Driving 
Strength. 


Perfect Steadiness and 
Smoothness in Working.. 


Entire Absence of 
Stretching or Slipping. 


ALL BELTS BEAR 
OUR TRADE MARK. 


Price Lists, Sam oles, and Testi- 
montals may be obtained of 
the Patentees and Makers. 


SSS 


utility indispensable to manu- 
facturerg in every line of 
business, D/CK'S PATENT 
BELTS hold an absolutely 
unique position, and the in- 
troduction of the various im- 
provements which experience 
has from time to time sug- 
gested, fully justifies their 
claim to be the enly perfect 
Driving Belt in existence. No 
better proof of the striking 
superiority of Dick's Patent 
Belts can be offered than the 
remarkable increase in the 
sales during the past few 
years in every part of the 
world where Driving Belta are 
used, notably in such im- 
portant fields as the chief 
countries of Europe, South 
America, Australia, the South 
African Goldfields, India, 
Japan, &0. 


GREENHEAD WORKS, 
46, St. Enoch Bauare, GLASGOW. 
asd SOREN торе „КИН STREET, I. o. 
BIRMINGNAM : NEWCASTLE-0N-TYNE : | BRISTOL : OUBLIN : BELFAST : ES, Ua: 
a. | 8, Bala End. 8, Neville Street. 5 53, Corn S est. | 42, Henry 31. | 22, Herth Street. | 12, Herth Bridge 
LIS eee e Agents in Paris, Vienna, Brussels, Moscow, Duisburg (Germany), Bucharest. Morgen (Switzerland), Gothenburg, 


Christiania, Copenhagen, Blibao, Calcutta, Bombay, Yokohama, Constantinople, Sydney, Melbourne, Brisbane, 
Adelaide, Dunedin, Auckland, Montreal Valparaiso, &c. 


«SL J. DICK, 


Wholesale Depóts:—LONDON : 
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METALLIC STEEL 


CONDUITS & ACCESSORIES 


FOR ELECTRIC WIRING. 


€9990996909069099999999909099099909909000909990909099090990909090909099999099090909009 


Solo Manufacturors : 


THE METALLIC SEAMLESS TUBE COMPANY, Ltd., 


Head Office and Works:—WIGGIN STREET, BIRMINGHAM. 


Stocks hold at the following Denpóts : 
PALACE CHAMBERS, 9, BRIDGE STREET, WESTMINSTER. 
LIVERPOOL:-19, South John 8. MANCHESTER :—92, Rusholme Road. HULL :—Paragon Arcade 
CORRESPONDENCE INWITED. 


Eee 


ILLUSTRATED. CLOTH, 8s. POST FREE NOW READY. Price 2s. net, Postage 3d. extra. 
Electric Railway - | Telegraph Switching Systems 
. : E n g 7 пее ri n g, Т. F. PURVES, 5 bs. G.P.0. 


Sxction 1.—Early Switching Systems. 
Embracing Practical Hints upon Power House, Dynamo, | 8=°т:0% 2.—Belgian System of Intercommunication Switching. 
Motor and Line Construction for the use of Students. 5%°T!0¥ 8.—FPost-Office “ Concentrator” System. 


| Sections 4 & 5.—London New Intercommunication Switching 
By EDWARD TREVERT. 


System, Commercial and Electrical Details. 


PAPPPPPPPRPPPPPPRPPRPPERPEL 


ЕЕ Published by 
Н. ALABASTER, GATEHOUSE & CO., Н. ALABASTER, GATEHOUSE & CO, 
4, LUDGATE HILL, LONDON, 4, Ludgate Hill, London. 


DYNAMOS . !# 1000 


THE HN... MOTORS "^ 
Su noran LAM РС? e | For ALL INDUSTRIAL USES 


and for all Circuits and Voltages. 


I 


Ш| 
ШШ 


| 


in 


i 


[| | 


151, QUEEN VICTORIA STREET, 
LONDON, E.C. 
"Phone. Telegrams 
ABBAM 


5402 
BANK. LONDON 
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By J. A. KINGDON, B. A., 


Formerly Math. Schol., Pemb. Coll., Ozon. 


17 


APPLIED: 


eee 
. 


Cloth. Post Fres, | 


Ts. 60 
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75 Illustrations, 
| y 
Original. 


Beven Tables. : 


AN INTRODUCTION TO THE DESIGN 


OPINIONS OF 


“The elementary theory of the dynamo and motor is clearly net 
forth, and the chapter which gives the theory of non-sparking com- 
mutation appears to us a distinct advance on the ordinary text-book 
treatment. The short-circuited coil is not separated from the rest 
of the armature, and regarded by itself as possessing energy stored 
ap in it by virtue of its self-induction. The armature and magnet 
, are treated as a whole, and it is shown that the magnetic effect which 
would be due to the simple mechanical rotation must be balanced by 
the magnetic effect due to the changing current, so that the total flux 
remains constant if sparking is to be avoided. Appendices in which 
the units and formuls employed are tabulated, and a good index, add 
‘not a little to the usefulness of the book, while a final word of praise 
should be given to iton the score of its clear arrangement of 
paragraphs, good type, and excellent printing."— The Electrician, 
March Oth, 1906. 


“This book, which is to serve as an introduction to the design of 
electro-magnetic apparatus, is one which can be highly recommended 
to all students, and to those who have only a practical knowledge 
of their profession. The matter is treated in a lucid and complete 
manner, and bears the stamp of original thought.” — Electrical 
Engineer, March 27th, 1896. 


“In this book, however, we have the different aspects of applied 
magnetism, amongst which we may mention the alternator, dynamo 
motors, and transformer treated in accordance with our latest know- 
ledge." —Biectricity, April 18th, 1896. 


This book is an addition to our knowledge of the dynamo and the 
motor. It is eminently a book for the drawing office, and should be 
in the hands of every electrical draughtsman. The whole aim and 
' scope of the book, both in its language and in the simple manner 
with which the author deals with his subject, appears to be to make 
the construction and design of dynamo-electrical machines understood 
‘and simplified, and brought within the grasp of those who have not 
been favoured with a mathematical and college training.” — Industries 
and Iron, March 20th, 1896. ‘ 


MAGNETIS 


—— ͥͤä — 


; — eee ae 
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OF ELEOTRO-MAGNETIO APPARATUS. 


THE PRESS: 


“The author's treatment of the electro-magnetic unite, the mag- 
netomotive force of a current, the magnetic traction and generation 
of E.M.F., is marked by thoroughness, perspicuity, and suocinctness. 
Altogether we consider that Mr. Kingdon has written an admirable 
and workmanlike text-book, and its price should be an additional 
attraction to every student of the fascinating and useful science of 
electro-magnetiam.”—Journal of Education, June, 1896. 


"The book is well printed and the diagrams are excellent 
Beginning with the magnetic flux, and passing through eleetro- 
m-gnetic units, traction, the alternator, the dynamo, hysteresis, and 
heating of armatures, &c., it finishes with polyphase currente and 
rotatory fields and magnetic mensurements. The appendix, consist- 
ing of a list of units, symbols, and formuls, is very handy. Bois 
the index at the end. It is not much trouble to get an index, and it 
saves the student a vast amount of time.”—Literary World, April 
Ard, 1896. 


“The theory of the‘ flux’ and the ‘Faradaic idea of the lines af 
magnetic fo се and retentiveness are all subjected to discussion and 


‘analysis. The generation of electromotive force, qualitative mag- 


netism, hysteresis, and the heating of armatures, with polyphase 
currents and rotary fields, are dealt with theoretically and in detail 
with a conciseness and lucidity a£ which the most exacting stadent 
could hardly саті. Tha chapters on unite and the magnetomotive 
foros of armature currents are especially so treated.”—Morning Post 
June 10th, 1896. 


„Mr. Kingdon bas been fortunate in taking up the subject immo- 
diately after it had passed through the transition stage. He has 


 judiciously avoided the use of the higher mathematics exoept in а 


very few instances where they could not be dispensed with. His 
ете скараа 
explaining simply and concisely the law of the magnetic cironi 

Numerical examples are here given N 
practical units receive due attention, and a number of the most im- 
portant problems in connection with the actions of currents on 
magnete are admirably discussed. Dasly Chronicle, April 28th, 1896. 
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"PROCTOR $ NEW PATENT SHOVEL STOKER. 


PER CENT. OF THE ORDERS received are from ^ 
old Customers. 


20% more duty. 10 to 189% in economy. 


rr 


The following 


ELECTRIC LIGHTING STATIONS 


have been fitted with this Mechanical Stoker and Bars, and repeat 
orders given in nearly every case:— 
THE NEWCASTLE. UPON. TYNE ELECTRIC SUPPLY CO., Lt4. THE MORECAMBE WINTER GARDENS CO. 


THE SWINDON ELECTRICITY WORKS. 
THE BIRMINGHAM ELECTRIC SUPPLY CO., Ltd. THE CANTERBURY CORPORATION. THE BATLEY ELECTRICITY WORKS. 
—— pm CORPORATION ELECTRICITY WORKS. THE GLOUCESTER ELECTRICITY WORKS. THE BOURNEMOUTH ELECTRICITY WORKS. 
—— n THE BELFAST ELECTRICITY WORKS. THE MANSFIELD ELECTRICITY WORKS. 
PEN ст „5 THE TYNEMOUTH ELECTRICITY WORKS. THE NELSON ELECTRICITY WORKS. 
. HE CREW І . 
THE COVENTRY CORPORATION. T E ELECTRICITY WORKS THE COLNE ELECTRICITY WORKS. 


THE ROCHDALE ELECTRICITY WORKS. MC erem 
THE HUDDERSFIELD CNARPARATINN FLE^TDICITY woRKS. THE М.С. RAILWAY COMPANY. YORK HAMMERTON ST. IRONWORKS. BURNLEY. 
m ———————ÓÁÉRÉÓÓÁ RR PO ANS rr 


DYNAMOS & MOTORS. 


Multipolar Type from 1 to 200 H.P. 
TWO-POLE MACHINERY to order. 
SLOW SPEED MOTORS for direct driving. 


SPECIALITY.—High Voltage Enclosed Motors. 


——— ü —————— 
MANUFACTURED BY 


t, JACOBY & Co. Lu 


— at \\ = ман, Placo, LONDON, N.W. 


= I LU is 
— eee Telegrams: " SATURATION, LONDON." Telephone 159 King's Cross, 


S cien Saw Mills, 73 to 85, McAlpine St., GLASGOW. 


Telegrams:—'' Boxes, Glasgow.” 
Telephone Nos. 560 and 567 Argyle. Corporation Telephone No. 567. 


CABINET AND WOODWORK 


FOR ELECTRICIANS 


IN PLAIN AND FANCY WOODS. 


BEST MATERIAL and FINEST FINISH. 
SEND FOR QUOTATIONS. 


SPECIAL QUOTATIONS FOR CUSTOMERS' OWN PATTERNS ON 


GALY VERY BEST QUALITY. RECEIPT OF DRAWINGS OR SAMPLES. 


London Offico : ARCHIBALD CAMPBELL, 27, Chancery Lane, W. C. . ven, o 


STOCKS KEPT IN LONDON. 


THE ELECTRIC & GENERAL STORES 60, 


16 & 18, Bridge Street and Bridge Crescent, SUNDERLAND. 


Wholesale Suppliers to the Trade of ALL ELECTRICAL 
Accessories, both English and Foreign Manufacture. 


Wood Blocks, Opal Shades, E. G. S. Lamps, Switches, &c., &с. 
Specialities : ‘Fancy Shades, Arc Lamp Globes and all Glassware for Electrical 
Purposes. E.G.S. Patent Dry Cells, &c, &c. 
FITTINGS Newest Designs. SWITCHBOARD S. 


Agents for: JOHNSON & PHILLIPS Electric Cable Works. 
W. C. YUILLE & CO.. Manufacturers of Overhead Traction Material. 


SPECIAL TERMS QUOTED FOR CONTRACTS, DIRECT SHIPMENT SUPPLIES and, EXPORTS. - 


YE 
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WE WISH YOU 
RADIANT & CHEERFUL 


CHRISTMAS. | 


USE OUR 


“APOLLO” AND "AURORA" RADIATORS, 


AND 


WRITE FOR CIRCULAR No. E. 1022 


(ENCLOSING TRADE CARD) 


TO 


THE GENERAL ELECTRIC CO., LTD. 


Queen Victoria Street, London, E.C. 


And at MANCHESTER, GLASGOW. BIRMINGHAM, NEWCASTLE. DUBLIN. and CARDIFF. 


December 26, 1903.) IE ELECTRICAL REVIEW SUPPLEMENT. (411 XX 


“ELECTRICAL REVIEW.” 


Vol. LI.] CONTENTS: December 19, 1902, [No. 1,808. 


Page 
Our Limits - .. 1009 Here oto, will do kis should be sant o V ^ ot 
Experiments on the Application of Papin’ в o a ta cannet oases be returned to them, nor ean the names of 
System to Telephone Circuits (illustrated) I a number or а nom de pilame in any way be 
(concluded) 1012 
A Criticism of Present-Day Continuous-Our- Original Testimonials should never be sont, 
rent Designing 1014 
Standardisation of Car Details (illustrated). » 1016 
Gas Engines for Central Stations  ... ae 1017 
рр н and Consumer Ж ve . 1018 
views ee oes - mi . 1019 
The Small Consumer Si Uto 1090 SENIOR ELECTRICAL ENGINEER. 
Tunbridge Wells Telephones E *. 21021 ©, 
Our Legal Query Column T 1022 
Metropolitan Elec. Bupply Co.'s Arbitration. 1022 GIBRALTER. 
Liquid Fuel ins eas 1023 


Legal  .. oes vu Vus sss .. 1023 
Correspondence ... isi jns vas .. 1024 
Business Notes . - iss jns ve. 1036 
Supply Station Accounts T as *. 1035 
City Notes e ne a ый. ойе 1085 


HE SANITARY COMMISSIONERS OF GIBRALTAR require 
the services of a Senior Electrical Engineer. 
Salary £300 per annum. 
Six month’s probation ; 
either side to determine the appointment. 


three months’ notice thereafter from 


Stocks and Shares T we 1038 
Share List of Electrical ‘Companies ... 1039 Free passage out and half pay during the passage. 
Market Quotations  ... sis "T .. 1040 The selected candidate will be required to pass a strict medical 
Traffic Receipts | MN .. 1010 examination before appointment. 
The engineer who is appointed will be required to share with 


Institution of Electrical Engineers: — 
Some Limits in Heavy Electrical Engi- 
neering (iJus.) (continued) - .. 1041 
On Electrons ... isi 885 i . 1043 
Birmingham Section 1045 
The Sugden Water-Tube Boiler (illustrated) 1045 
Imperial Telegraphic Communication .. 1045 
Electricity as a Competitor of Gas 1049 
Wireless Telegraphy in France (illustrated) 1050 
Notes on American Installations ... .. 1051 
New Patente 590 ie .. 1052 
Published Specifications see А .. 1052 


a qualified assistant electrical engineer the following duties among 
others :— 


1. The generation and supply of continuous and alternating 
current for lighting und power purposes. 

2. The maintenance and economic working of the generating 
station, the sub-stations, the mains, &c. 

3. The superintendence of the installation of lights, motors, 
&c., in consumers’ premises, and incandescent, arc, and 
Nernst lamps in streets. 

4. The superintendence of the erection of additional plant by 


contractors. 


Candidates are to state in their applications, age, full particulars 
of experience, date when they are prepared to commence their 
duties, and to forward copies of testimonials, with names and 
addresses of references, of whom enquiries can be made as to 


capabilities and characters. 
Applications, &c., are to be delivered to the undersigned on or 


before Tuesday, the 20th January, 1903. 


WM. WALLACE COPLAND. 
Seeretaru and Engineer. 


TRAMWAY VALUATIONS & ARBITRATIONS. 
WHEATLEY KIRK, PRICE & CO. 


(ESTABLISHED 1850), 
ELECTRICAL & MECHANICAL VALUERS, ARBITRATORS, 
AND AUCTIONEERS, 
Gur Average Annual Valuations Exceed £2,500,000. 


Periodical Valuations, Stock-takings, and Reports for Depreciation Renewals, 


Фо., in conformity with the Acts. 
Valuations an Arbitrations for transfer under local or other powers. Sales 


or Purchases of Entire Undertakings by Private Treaty negotiated, 
48, Watling Street, Qneen Victoria 8t., LONDON, E.O., 
And Albert Chambers, Albert Square, MANCHESTER. 


Telephones :—6077 Bank, London; 8218 Central, Manchester. 
‘Pelegrams :—'' Indices, London; '! Indioator, Manchester.“ 


Sanitary Commissioners’ Office. 
Gibraltar, 10th December, 1902. 269 


BOROUGH OF EASTBOURNE. 


Electricity Department. 


PPLICATIONS are invited for the post of Shift Eugincer. 
Candidates must have had a good theoretical electrical und 
mechanical training, and be accustomed to alternating station 
practice. Age not less than 23. Salary £10£ per annum. Appli- 
cations stating age, experience, and when could take up duties, 
together with copies of not more than three testunonials, to. be 
sent to the undersigned on or before Monday, the oth day of 


January, 1903. 


THE ELECTRICAL REVIEW. 


CHEAP 


PREPAID ADVERTISEMENTS 


(Latest time for receiving 12 noon Thursdays). 


J. K. BRYDGES, 
B.., Electrical Enatuecr. 
Electricity Works. 
301 


Relating to. Situations Vacant, Situations Wanted, Businesses Eastbourne, 


Wanted, Businesses for Sale, Patents for Sale, Specific Articles 
of any kind Wanted, or for Sale or Exchange, are inserted at 
the rate of ONE PENNY Per Word (minimum Is.). 


Box Number and Electrical Review " Address count as seven words 
THREE CONSECUTIVE INSERTIONS FOR THE PRICE OF TWO. 


„ This Scale does not apply to Trade Advertisements, terms for which 
can be had on Application to 4, Ludgate Hill, London, E.C. 


DISPLAYED ADVERTISEMENTS. 


Advertisers will please note that NEW COPY and ALTERATIONS 


TO EXISTING ADVERTISEMENTS should reach here 
NOT LATER THAN MONDAY MORNING. 


BOROUGH OF GRAVESEND. 


Blectricitv Works. 


* 


WANTER a Jointer used to three-core and triple concentric 
mains: must be thoroughly capable; wages 36s. per week. 
Applications in candidate's own handwriting accompanied by 
three references, stating age and experience to be sent to the 
undersigued ou or before December 27th. 
C. FRED. McINNES, 
Electiicat Eoaiüeey. 
Electricity Works, 
Gravesend, 278 


The “ Electrical Review” is the recognised medium of the Electrical Trades 


1 


AND HAS 
BY FAR THE LARGEST CIRCULATION 
of any Electrical Industrial Paper in Great Britain. 


(Continued on next page.) 
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SITUATIONS VACANT.— Continued. 


COUNTY BOROUGH OF CROYDON. 


CROYDON MENTAL HOSPITAL. 


Appointment of Working Mechanical Electrical Bngineer. 


OTICE I8 HEREBY GIVEN that the Lunacy Visiting Com- 
mittee of the County Borough of Croydon are prepared to 
receive Applications from persons between the age of 25 and 35, 
for the above appointment. 
. The wages will be 35s. per week, with house, rates and taxes 
free, and water. Applicants must have had experience in the 
running of electrical plant in a large public institution, and the 
person appointed will be required to do his own repairs. 
Applications in candidates’ own handwriting, to be made on 
forms to be obtained at my office, to be sent to me with three 
copies (not originals) of testimonials of recent date, not later than 
Tuesday, December 30th, 1902, endorsed ** Working Electrical 
Engineer.” 
(By Order) 
ALBERT C. GOWER, 
Clerk to the Visiting Соло ее. 
Town Hall, Croydon, 
Deceiiber 15th, 1902. $ 274 


HORNSEY DISTRICT COUNCIL. 


HE HORNSEY DISTRICT COUNCIL require the services of 
the following, in connection with their Electric Lighting 
Station at Hornsey, viz. :— 


A Chief Assistant Electrical Engineer at a salary of £2 10s. 
per week. 

An Electrician-in-charge at a salary of £2 per week, and 

A Junior Electrician-in-charge at a salary of £1 10s. per 
week. 


Application in candidates own handwriting, stating age and 
previous experience, and accompanied by copies of not more than 
` three testimonials of recent date, should be forwarded to me not 
later than Saturday, 10th January, 1903, endorsed on the outside, 
"(Chief Assistant Electrical Engineer,” '* Electrician-in-charge," 
or "Junior Electrician-in-charge,” according to the position for 
which application is made, ; 

E. J. LOVEGROVE, M.Inst.C.E., 

Engineer and Surveyor to the Concil, 
Council's Offices, 
Southwood Lane, 

Highgate, London, N., 

December 13th, 1902. 249 


DUNDEE TOWN COUNCIL. 
Electrical Department. 


HE DUNDEE TOWN COUNCIL are prepared to receive 
Applications for the post of City Electrical Engineer, at & 
salary of £400 per annum. 

Applicants must be fully qualified Electrical and Mechanical 
Engineers, competent to advise upon and superintend, if required, 
future extensions of the electrical undertaking, including the 
tramways. 

Memorandum of duties may be had on application to the under- 
signed, with whom applications, stating age and qualifications, 
together with copies of recent testimonials, must be lodged 
(marked on the outside Electrical Engineer,“) not later than 
Saturday, December 27th, 1902. 

THOS. THORNTON, 


. To cn Clerk. 
City Chambers, Dundee, 
December 10th, 1902. 221 


CITY AND COUNTY BOROUGH OF BELFAST. 


ELECTRIC DEPARTMENT. 


“М GAS and ELECTRIC COMMITTEE of the Belfast 
Corporation invite applications for the position of 
'" Enyginecr-in-Charge,” at a salary of £2 5s. per week. 
Applicants must have held a similar position in a low tension 
station with batteries. 
Applications stating age, experience, accompanied by copies of 
not more than three recent testimonials to be sent to the under- 
signed, not later than the 29th December, 1902. 


VICTOR A. H. M'COWEN, 
City Electrical nee 
Belfast. у etrica кшш, 


SITUATIONS VACANT.—Continued. 


COUNTY BOROUGH OF ROTHERHAM. 


Corporation Electric Tramways. 


- 


HE TRAMWAYS COMMITTEE are about to appoint a Tram- 
way Manager. Salary £150 per annum. 

A Ticket Inspector at 32s. per week. 

A Car-shed Foreman at 40s. per week. 

A Clerk (with previous experience in Tramway work) at 35s. 
per week. 

Intending applicants must send their applications to me on or 
before Monday, the 5th January, 1903. 7 NN 

Such applications must contain the full name and address of tho 
applicant, his age (which must be between twenty and forty), 
present occupation, previous experience in tramwuy work, whether 
married or single, and two references or copies of two recent testi- 
monials must be sent. 


Canvassing is strictly prohibited and will disqualify, 


By Order, 
H. HAMPTON COPNALL, 
Є 7%, Clerk. 
Town Hall, Rotherham, 
December 19th, 1902. 325 


Where Advertisements are to be answered to & given number, letter, or 
nom de plume at the ELECTRICAL REviEW Office, applications lor names and 
addresses of the Advertisers will be entirely pay, лнн 

Cheap Prepaid Advertisements are inserted under this heading at the rate of 
Ono серця er Word (minimum 1s.) Three Consecutive Insertions for the 
р two. 


Box Number and EL Ora Ruvisw address count as seven words, 


CCUMULATORS.—Wanted a Gentleman well up in the accu- 
mulator business, for estimating, making drawings, and to 
travel occasionally. Salary €150—£200, Must have several years’ 
references from accumulator companics.—Write in first instance, 
Box 68%, Willing’s, 125, Strand, W.C. 333 


RC Lamp Trimmer wanted, Crompton & Gilbert open type.-— 
State experience and wages.—'* ENGINEER,” Electricity 
Station, Stockport. 331 


A NT Draughtsman required, thoroughly conversant with 
small motor details, for London factory. Applicants must 
have had workshop experience, theoretical training, and previous 
drawing office practice. No applications will be considered unless 
accompanied by copies of testimonials and a full detailed state- 
ment showing experience and length of service in former posts. 
Commencing salary 40% weekly.—Reply to No. 294, ELECTRICAL 
Review, +, Ludgate Hill, London. 294 


i 


ABLE Works on the Continent wants competent Foreman to 
manage rubber department ; must thoroughly understand 

the treatment of rubber for first-class cable. State wages and 
give references where previously employed, in strict confidence.— 
Apply to 273, ELECTRICAL Review, 4, Ludgate Hill, London. 273 


* 


LECTRICAL Trades Union, reg. No. 640, telephone No. 623 

Central.— Employers requiring competent workmen сап 
obtain same at short notice by the use of the telephone or post. to 
A. Ewer, Club Union Buildings, Clerkenwell Road, E.C. 9791 


—— — — 


LECTRICAL Engineering. - Vacancies for one or two Premium 
Pupils, also for three or four Fitters.— Apply HERES 
ELECTRICAL Works, Moresk Mills, Truro. AA 


—— — — 


NGINEER wanted to superintend electric lighting installa- 
1 tions for a well known Midland firm.—Apply by n 
stating age, salary required, and experience, especially in the 
management of workmen.—326, ELECTRICAL REVIEW, 4, Lou 
Hill, London. udi 


222 K 


(Continued on net page.) 
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SITUATIONS VACANT.—Continued. 


XPERIENCED Salesman for large electrical business, Man- 
а chester district. ^ State age, salary, &c.-—337, ELECTRICAL 
Review, 4, Ludgate Hill, London. 337 


IDDLE-AGED Workman to take charge of small Workshop, 
armature repairs, also used to lathe, vice, &c. —Write age, 
experience and salary to CoRLETT ELECTRICAL ENGINEERING Co., 
Wigan. 315 


HE Norwich Electricity Co. have a vacancy for а Shift En- 
gineer. Must have had good electrical and mechanical 
training, and some experience in a station.—Apply stating age 
and giving full particulars, Duke Street, Norwich. 283 


RAVELLER wanted, having good connection on East, South, 
and West Coast. Must reside in London,—State full par- 
ticulars ав to experience, terms, and when disengaged, to TUCKER 
AND Co., Sampson Road, North, Birmingham. 267 


ANTED.—First-class Man to run arc lamp department in 
large works; would be required to answer all departmental 
enquiries, fix prices and be responsible for quality of work sent 
out. No applications considered unless accompanied with fullest 

particulars.—213, ELECTRICAL Review, 4, Ludgate Hill, London. 
213 


N Е Young Man to push the sale of a 
Special Incandescent Electric Lamp, one acquainted with 
the trade preferred, London and suburbs, small salary and com- 
mission. — Apply, 201, ELrcrRICcAL RtEvikWw, 4, Ludgate Hill, 
London. 201 


con- 
nge. 
334. 

334 


ANTED, an English Technical Translator, thoroughly 

versant with French and German.— Write giving 

training, experience, references, and salary required, to 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 


ANTED.—Cable Jointer: must have had experience with 
rubber and paper cables, and be capable of taking charge 

of a gang, both for drawing cable into conduit and laying mains on 
the solid system.—Apply by letter only, stating age, experience 
aud wages required, with copies of testimonials, to Tug NATIONAL 
ELECTRIC SUPPLY Co., LTD., Bushell Street, Preston. 327 


Wood voung Engineer to look after the erection of 
overhead equipment of tramways ; must have had some 
experience on similar work. State age, experience and salary 
required. Also young Engineer to look after the construction of 
electric tramway track.—328, ELECTRICAL REVIEW. 4, Ludgate 
Hill, London. 328 


ANTED, services of a gentleman who has good knowledge of 
electric traction and electric lighting, also of accounts and 
dissection thereof, and with literary ability, for the staff of a 
technical journal.—Apply stating experience and salary required 
to 244, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 244 


F Attendant in a central station of 
2000-KW. capacity, situated in Metropolitan area. Ap— 
plicants must have had practical experience of the threc-wire 
system, posssesed of theoretical electrical knowledge and be pre- 


pared to work consecutively with two others on aneight-hour shift, 


and reside within an approved distance from the works. Pre- 
ference will be given to one also having experience of high tension 
continuous current working. Commencing wages 30s. per week. 
—Applications stating age. experience, &c., with copies of testi- 
monials, to 341, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 

| 341 


ANTED Immediately, for private generating plant, a second 

Man used to direct coupled engines and dynamos.—Apply, 

giving particulars as to experience, age, wages, &c., to 257, ELEC- 
TRICAL REVIEW, 4, Ludgate Hill, London. 257 
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SITUATIONS VACANT'—Conitiiucd. 


ANTED by large shipbuilding works, a Mechanical Draughts- 

man capable of drawing out all details involved in the 
conversion of shipyard and engine works tools from belt to direct- 
driving by electric motors. Must have good all-round experience 
of machine designing and especially of high-speed toothed gearing 
on modern lines. — Write full particulars of qualifications, age, 
salary expected, &c., to 340, ELECTRICAL REVIEw, 4, Ludgate Hill, 
London. 340 


IREMAN wanted. — Two capable young men, competent 
repairing telephones, Jandus arc lamps, &c. ; permanent 
situation to good men. — Apply stating age, experience and salary 
required, ELECTRICIAN,” Frodingham Iron and Steel Co., vid 
Doncaster. 312 


SITUATIONS WANTED. 


Where Advertisements are to be answered to a given number, letter, oF 
nom de plume at the ExecrnicaL Revixw Office, applications for names and 
addresses of the Advertisers will be entirely disre d. 

Cheap prepaid Advertisements are inserted under this heading at the rete of 
One renny er Word (minimum 1s.. Three Consecutive Insertions for the 
price of two. 

Box Number and ELzcTnicAL Review address count as seven words. 


A DVERTISER (30) requires situation as Electrician to take 
charge of plant.—210, ELECTRICAL REVIEW, 4, Ludgate Hill, 


London. 210 


LECTRICAL and Mechanical Engincer requires situation in ' 
charge of plant on gentleman's estate. Long experience.— 
Address 291, ELECTRICAL Revirw, 4, Ludgate Hill, London. 291 


LECTRICAL Engineer will shortly be open to engagement. 
Experienced in the construction and running of traction 

and lighting plants, and used to the control of large numbers of 
hands on contract works. First-class references.—Apply 293, 
ELECTRICAL REVIEW, 4, Ludgate Hill, London. 293 


LECTRICAL Engineer requires appointment us Assistant or 
Shift Engineer: practical experience in large lighting 
station, and three years college.—-338, ELECTRICAL REVIEW, 4, 
Ludgate Hill, London. 338 


— MM —œ—[6᷑1ẽ M ——— M ———À — 


LECTRICIAN (24) wants job. Own casing, Simplex, tele- 
phones, bells; references. C. F.,“ 6, Eton Street, Rich- 
mond, Surrey, 292 


LECTRICIAN, competent, seeks employment: lighting, bells, 
telephones; town or country.—'* ELECTRICIAN," 14, Shrub- 
land Road, Dalston, 318 


ITTER Wants Situntion, used to erecting and running of 
private electrical plant, steam, gas, or oil accumulators, 
wiring, &c.—W. BARTER, Cadmore, High Wycombe. 196 


— u ̃X—N— e 


ENERAL Foreman (disengaged) requires situation over 
dynamo and motor manufacturing, both alternating and con- 
tinuous current, 12 vears' experience.—Address, 246, ELECTRICAL 
REVIEW. 4, Ludgate Hill, London. 216 


MPROVER (18), electrical student City and Guilds, theoretica 
and technical training and sub-station experience, seeks 
appointment in works or power station; London preferred.— 
207, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 207 


NCANDESCENT Electric Lamp Making.—A Works Manager, 
understanding all processes and latest methods from filament 
making to dispatching, will, in a few weeks, be open to offers for a, 
similar position ; long experience. Replies treated confidential.— 
Apply, 254, ELECTRICAL Review, 4, Ludgate Hill, London. 254 


(Continued on next page.) 
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SITUATIONS WANTED.— Continued. 


NSTRUMENT Maker (age 35), seeks work ; good turner, fitter, 
pivotter, &c.; fair electrical knowledge.-—7* H. D.." 6. 
Northampton Road, Clerkenwell, E.C. 324 


O Consulting Engineers.—Enyincer (29), with electric genera- 
T ting station experience, lighting and traction, good mechani- 
eal draughtsman and erector, seeks position as Assistant.-—322, 
ELrcrRICAL Review, +, Ludgate Hill, London. 322 


IREMAN’S Assistant seeks situation, 74d., town or country. 
—BLacK, 42, Mall Road, Hammersmith. 303 


— — — — 


OUNG Gentleman (16) requires Apprenticeship in electrical 
and mechanical engineering works; premium. — CLARSON, 
“The Mount," Tamworth. ` 181 


AGENCIES. 


Where advertisements are to be answered to a given number, letter, 
nom de plume at the ELECTRICAL Битви Office, applicasions for names and 
addresses of the Advertisers will be entirely disre ed. 

Cheap Prepaid Advertisements are inserted under this heading at the rate 
one Penny per word (minimum 1&). Three Consecutive Insertions for the 

e of two. 
P Bor Number and RL OrNI CAT. Ravigw address count as seven words. 


FIRM of electrical engineers in. London desire Agencies for 
electrical appliances genernlly.—247, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 247 


— ——— —À • ä6—ͤͤ t A——uͤ— ы — — 34 


Р: Ср in all important. towns wanted for sale on commission 
of British made up-to-date Direct Current Motors.---Appli- 
cations from established firms only will be entertained.— B.,“ 
Box 535, SMITH’s ADVERTISING AGENCY, 100, Fleet Street, E.C. 

309 


LECTRIC Welding.—-Gentleman with large connection wishes 

to represent firm of electrical welding machinery manufac- 
turers.— Apply, 200, ELECTRICAL REVIEW, 4, Ludgate Hill, London. 
200 


G AN (26), shortly sailing for New Zeuland wishes to 

represent first-class agencies in all electrical goods, motors, 
dynamos, batteries, cables and every kind of electrical accessory, 
gas nnd oil engines, fully conversant with commercial side of 
business, including estimating and managing every description of 
installation work.—332, EvectricaL Review, 4. Ludgate Hill, 
London, 332 


FOR SALE. 


TO ELECTRIC LIGHTING COMPANIES, ELECTRICAL 
ENGINEERS, AND OTHERS. 


\ 


1 CORPORATION of the City of Dublin, being about to open 
their new Electricity Supply Works. are prepared to sell 
by private treaty, either as a whole or in separate lots, the 
Generating Plant now running in their existing works in Fleet 
Street, including five alternating current dynamos of 50, 150 and 
200 kilowatts capacity, driven by slow speed horizontal engines, 
three sets of Brush arc lighting engines and dynamos ; also sundry 
water-tube and Lancashire boilers. i 

A complete schedule of the plant for Sale, and the conditions of 
purchase, can be obtained from the Secretary to the Lighting 
Committee, Mr. FRED. J. ALLAN, 3, Cork Hil, Dublin; and the 
plant can be inspected by previous appointment with the City 
Electrical Engineer, Mr. MARK Керрі, at the Corporation Elec- 
tricity Works, Fleet Street, Dublin. Tenders to be sent in not 
later than 24th January, 1903, addressed to “The Chairman 
Lighting Committee, 3, Cork Hill, Dublin." 299 
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FOR SALE.— Continued. 


OR Sale cheap, I H.P. 200-volt alternating current motor; one 

1 H.P. 100-volt С.С. motor; one 100-watt dynamo; one 
ampere meter reading from О to 150. The above are all in perfect 
condition.— MILLINGTON & EVERITT, King’s Parade, Cambridge. 289 


RIVATE House Plant, consisting of ‘‘ Crossley’s gas engine 

54 н.р. Dynamo by Elwell-Parker, 32 E. P. S. Accumulators. 
Switchboard Wires, all equal to new. Price £100, or best offer.— 
Apply 513, New Chester Road, Rock Ferry, Birkenhead. 295 


-KW. Willans Siemens Steam Set, 285 amps. at 252 volts, 

7 450 revs., in excellent condition, for sale, cheap. — Apply, 
WHEATLEY Kirk, PRICE & Co., 46, Watling Street, London, E. C. 

р 323 


BUSINESSES FOR SALE. 


Where Advertisements are to be answered to a given number, letter, or 
nom de plume at the ELECTRICAL Review Office, applications for names and 
addresses of the Advertisers will be entirely disregarded. 

Cheap prepaid Advertisements are inserted under this heading at the rate of 
One Penny Per Word (minimum 1з.). Three Consecutive Insertions for the 
price of two. 

Box Number and ELECTRICAL Review address count as seven words. 


LECTRICAL Engineering Business for sale, London, W, 
Stock at valnation, about £300. Offices and workshop in 

good position at moderate rent.— Address 229, ELECTRICAL REVIEW, 
4, Ludgate Hill, London. 229 


ARTICLES WANTED. 


Where Advertisements are to be answered to a given number, letter, or 
nom de plume at the ELECTRICAL Review Office, applications for names 
addresses of the Advertisers will pe enurely aisregarded. 

Cheap prepaid Advertisements are inserted under this heading at the rate of 
One eun] ег Wora uninmum is.), Three Consecutive Insertions for the 


Box Number and ELECTRICAL Review address count as seven words. 


CCUMULATORS, Second-hand, any type, wanted ; also lead 
peroxide, old copper cable, lamp tops, scrap metals, and 
every description of metallic dross purchased for cash, town or 
country.—Write, A. Brown, 77, Lansdowne Road, Dalston, N.E. 
Telephone : 326, Dalston. 8534 


G second-hand, direct- coupled, 30 to 50. KW., 220 to 250 
volts, continuous current Dynamo to high-speed Engine, 
ЗО Ibs. stop valve condensing.— Price and particulars to CORLETT 
ELECTRICAL ENGINEERING Co., Wigan. 


t 


LATINUM, in any form and quantity, purchased at highest 
prices by DERRVY & Co., 44, Clerkenwell Road, London. 6522 


—  —— — - — 


ANM E Engine and Dynamo for 50 to 80 16-c.r. lamps. 
—MERCIER'S Patents, Ltp., Salford. 343 


ANTED.—Second-hand rubber tube making machine, suitable 
for half-inch to three-quarter inch tubes.—W. T. GARNETT 
AND Co., Barkerend Mills, Bradford, Yorks. 211 


NS Lamp Tops and Scrap Platinum. — E DEI 
AND Co., 29, Ludgate Hill, London. 238 


LAMPS, 8, 16, 25 and 32-c.p., 230 volts, for cash, 
trade.—320, ELECTRICAL Review, 4, Ludgate E 


100 


London. 


(Continued on next page.) 
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MISCELLANEOUS. 


Where Advertisements are to be answered E * — number, letter, or 
nom de plume at the ELECTRICAL Review Office cations for names 
addresses of the е will be waste a ‘analy 

Cheap p vertisements are inse under this at the rate of 
Word (minimum 18.) Three Consecutive Insertions for the 


CCUMULATOR CHARGING.—C. H. Cathcart & Co., having 
P plant specially adapted for this purpose, charge cella of all 
sizes promptly, thoroughly and cheaply. Terms on application. 
Accumulators on hire for temporary lighting, experimental uses, 
&c.—3, Dorset Buildings, Salisbury Square, Fleet Street, E.C. 
(Telephone No. 266, Holborn). 7365 


PSTEIN Accumulator Plates for Storage Batteries are now 
supplied by the sole licensees aud makers, W. O. RooPER 
AND Co., Electrical Engineers, Stafford. 80 


CIDS for Accumulators.— Manufactured by H. N. Morris 
AND Co., Gorton Brook Chemical Works,. Manchester. 
Largest suppliers to the electrical trade. 321 


EARCHLIGHTS for sale or hire.— JOHNSON & PHILLIPS, 
Victoria Works, Charlton, Kent. 3945 


HE * PRACTICAL ENGINEER” Electrical Pocket Book and Diary 

for 1903, price Is. 6d., postage 2d., contains 340 pages Of 
valuable data, ‘tables, &c., in handsome binding, with gilt edges, 
pocket, and elastic band. —TECHNICAL PUBLISHING Co., LIMITED., 
Whitworth Street, Manchester, and all Booksellers. 330 


—— = —À ——— — — 


То Manufacturers only (or their direct agents) supplying very 

light electromotors, suitable (or specially designed) for 
driving automobiles.— Makers’ leaflet or card only, in first instance, 
to 236, ELECTRICAL Review, 4, Ludgate Ens London. 236 


ИВЕ Translations !—From and into all European 
languages of letters, pamphlets and books, commercial, 
technical, and literary. Private lessons und classes in modern 
languages ; also by correspondence.—Apply for prospectus, Dr. 
Louis KoRNITZER, 10, Ridley Place, Newcastle-on-Tyne. ) 


S — Names and addresses of manufacturers of pole. 
finding paper; large sheets required.—336, ELECTRICAL 
Review, 4, Ludgate Hill, London. 336 


Р.0. Dox 3693, 
Johannesburg. 
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Mr. J. G. LORRAIN, — МІМЕ. &в. 


Fellow of the Chartered Institute of Patent 
Norfolk Mouse, Norfolk t., улыма W.. 
"PATENTEE'8S HANDBOOK.” Post Free on Application. 18 


THE STIRLING BOILER CO., S 


| 2, ST. ANDREW SQUARE, EDINBURGH. 
See Himetrated Advertisement fast week. 


GENERATORS, 
MOTORS, 
ёс. 


WMEYER > 


^^ INSTRUMENTS AND PLANT TESTED. 


THE ELECTRICAL STANDARDIZING, TESTING AND 
TRAINING INSTITUTION. 


(Propristere : The Syndicate of Electrical Engineers, Ltd.). 
ESTABLISHED 1889, 
FARADAY HOUSE, 


8 & 10, CHARING CROSS ROAD, LONDON, W.C. 

Telephone No. 5048, Gerrard. Terre Address : * Standardising, London." 
Btandardizes and Testa Electrical Instrument Instrum 
Inspects and Certifies every m of Ylebericul Plant and Materials. 
Investigates and Reporte npon E lectrical Inventions. 
Inspects Installations of Electrio Wires and Plant on behalf of Architects, 

Householders, Manufacturers, Supply Companies, Fire Offices, &o. 
Lets Private Experimenting Rooms, and offers every facility, 3. with skilled 
assistance when desired, to Experimenters in Electrical Science. 


A Scale of Fees will be sent on application to the SECRETARY. 


ROSS, COURTNEY t.: 


Ltd., 
ASHBROOK ROAD, LONDON, N. 
! E e = 


11 


p= a: 
"он | m 
1 ik 
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ASSOCIATION SCREWS AND NUTS 


ALWAYS IN STOCK. 


BRASS NUTS, SMALL REPETITION AND 
STAMPING WORK А SPEOIALITY. 


WE MAKE PROMPT DELIVERY A SPECIAL POINT 


Quotatione en receipt of Requiremente. 


ELEOTRICAL REVIEVV. 


2 in Black Cloth at the rase of 
volume, Oases for finding abe alee supplied at 2s, 64, eaoh.—4, L ad 


ILLUSTRATED. CLOTH, 10s. 6d. POST FREE. 


POWER DISTRIBUTION ~w- 


— ELECTRIC RAILROADS. 


By LOUIS BELL, Ph.D. 
THIRD EDITION, REVISED and ENLARGED. 


— CONTENTS — 


Chap. I., Fundamental Principles.—II.. The Return Circuit. 
—III, Direct Feeding Systems.—IV., Special Methoda of 
Distribution. — V., Bub-stations. — VI., Transmission of 
Power for Bub-stations, — VII., Alternating Motora for 
Railway Work. — VIII., Inter-Urban and Cross Country 
Work.—IX., Fast and ' Heavy Railway Service. 


H. ALABASTER, GATEHOUSE & CO., 
4, LUDGATE HILL, LONDON. 
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THE ELECTRICAL REVIEW. 
‘PREPAID ADVERTISEMENTS, 


 ( Latest time for receiving 12 noon Thursdays). 
Relating to Situations Vacant, Situations Wanted, 
Businesses Wanted, Businesses for Sale, 
Patents for Sale, Specific Articles of any 
kind Wanted, or for Sale or Exchange, are 
inserted at the rate of ONE PENNY Per 
Word (minimum 15.). | 
Box Number. and “Electrical Review” Address 

Count as Seven Words. | 


THREE OONSEOUTIVE INSERTIONS FO 
. THE PRIOE OF TWO. | 
°„* This Scale does not apply to Trade Advertisements, terms for 
which can be had on Application to 4, Ludgate Hill, 
E London, Е.С. 


DISPLAYED ADVERTISEMENTS. 


Advertisers will please note that NEW COPY and 
ALTERATIONS TO EXISTING ADVERTISEMENTS 
should reach here NOT LATER THAN MONDAY 
MORNING. 


——ç—ß? ss. MM 
The ‘Electrical Review,’’ is the recognised medium 
of the Blectrical Trades, 


BY FAR THE LARGEST CIRCULATION 


OF ANY ELECTRICAL INDUSTRIAL PAPER IN GREAT BRITAIN. 
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Leather Works, BRIDGETON, GLASGOW. 


THE ELECTRICAL REVIEW SUPPLEMENT. 


[December 26, 190%, 


ILLUSTRATED. CLOTH, 8s. POST FREE. 


ELECTRICITY and its 
RECENT APPLICATIONS. 


A Practical Treatise for S tudents and Amatures, 
with an Illustrated Dictionary of Electrical 
Terms and Phrases. ` 


By EDWARD TREYERT 


WARARARAARARARARA 


H. ALABASTER, GATEHOUSE & CO., 
4, Ludgate Hill, London. 


60 Illustrations. Cleth, Post Free. Ze. Gd. 


PHOTOGRAPHIO AND OPTICAL 
ELECTRIC LAMPS. 


BY RANKIN KENNEDY. 
A Treatise for Photographers, Photo-Hleotrio Printers 
` Etohers and Engravers, and including Apparatus 
tor Oopying Purposes for Engineers and 


| The onig work In existence treating on this special subject 


кч ARP UPRIMA 


Н. ALABASTER, GATEHOUSE & CO.. 
4, LUDGATE HILL, LONDON, E.C. 


CLOTH. POST FREE. 7e. Gd. 


APPLIED MAGNETISM : 


AN INTRODUCTION TO THE DESIGN OF 
ELECTRO-MAGNETIC APPARATUS. 


| By J. A. KINGDON, B.A., 


Formerly Math. Schol., Pem. Coll., Oxon. 
75 ILLUSTRATIONS, MANY ORIGINAL; SEVEN TABLES. 


UPASR PV SN ASPEN ASUPRVESASNARVR 
CONTENTS. 


Chap. I., General Principles of Magnetism ; Chap. II., The Electromagnetic 
Units; Chap. III., Magnetomotive Force of Current; Chap. IV., Magnetic 
Traction; Chap. V., Generation of Electromotive Force; Chap. VL, Qualitative 
Magnetism; Chap. VII., The Alternator; Chap. VIII., Tie Dynamo; Chap IX., 
Magnets and Magnetic Leakage; Chap. X., Commutators and Collectors; 
Chap XI., Hysteresis and Heating of Armatures; Chap. XII., Alternating 


.1 Magnetic Flux; Chap. XIII. Electromotors; Chap. XIV., Polyphase Currents 


and Rotary Fields ; Chap. XV., Magnetic Measurements ; Chap. XVI., Calcula- 


lations in Inch Measures. Appendices:—I., Dimensions of Fundamental, | 


Derived and Electromagnetic Units; II., Symbols and Formule. Index. 


ы | een ee Е 
H. ALABASTER, GATEHOUSE & CO., 
4, LUDGATE HILL .LONDON, E. O. 


NOW _ READY. 


— XA 
ELECTRIC TRAMWAYS & RAILWAYS 
UNITE "KINGDOM. 


TO BE OBTAINED FROM 


H. Alabaster, Gatehouse & Co., 
4, LUDGATE HILL, LONDON. 
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Trafford Park, MANCHESTER. ASPHALT SOLID SYSTEM. 


ES, you can. We teach ELECTRICAL ENGINEERING at your home by mail at a oost within tbe 

reach of anyone, Ne matter where you live, if you can read and write, we guarantee to teach 
you thoroughly. Our Institute is endersed by Thomas A. Edison and other prominent men ot U.S 
and England. We teach also Mechanical Engineering, Steam Engineer- 
ing, Mechanieal Drawing, Telephony, Telegraphy, Eleetrie Lighting, 
Eleetrie Railways, Eleetrie Motorman’s Course, Short Electrical 
Course, Dynamo Tender's Course, X-Rays, Mathematics, &e., by mall. 


Thousands are 9 = ing better positions and sa eriss studying at home by our correspondence system. Write for oar 
Pree Illustrated aot Boones an Ele ectrical Engi: eer?" Remember а letter to New York requires 94d. postage. 


THE 3 indies IMSTITUTE OF лие: INSTRUCTION, Dept. 3, 260—262, West 23d Street, New York, U.S.A. 


HEADLEY 


SWITCHES & AUTOMATIC CUT-OUTS 


New Catalogue on Application to Sole So ing Agent: 


C. R. HEAP, 47, Victoria $t., $. ү. London. 


LANTERN D'ARSONVAL 


P.  GALVANOMETER 
AS USED AT 


NN £5 | 
Ned [се UNIVERSITY COLLEGE, &c 


AR 


HOLDEN-D'ARSONVAL 


GALVANOMETERS. 


IMAGE on S. RPEN 


HOLDEN (PATENT) 
EXCESS CURRENT ALARM 


RINGS BELL WHEN 
CURRENT REACHES LIMIT. 


£2 


SENSITIVE, PORTABLE. D: AD-BEAT. 


PATTERN A - £6 10 0 | PATTERNB - £4 0 0 


— 4 — 2 ш. у ht e x MÀS 
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JOHN FOWLER & CO. «cns», Lo. sunset, LEEDS 


WORKS USING OUR APPARATUS :—Leeds, Eastbourne, West Brompton, Madrid, Dublin, Burton-on-Trent, Reading, Islington, 
Avila, Coventry, Blackpool, Newport, Toro, Buenavista, Banildefonso, Ayr, Wakefield, Halifax, Harrogate, 
Е Newport. Beckenham, Bury 8t. Edmunds, Bangor, Heckmondwike, Salford, Worthing. 
"m n Leeds Electric Tramways, Batley, Godalming, Leeds Steel Works, Lumpsey Mines, Birtley Colliery, &c. 


PLANT IN STCOK. — | MANUFACTURERS OF 
| : Hn „езе —— 
One 60-kw. Alternator, Two-Phase, 60 ALTERNATORS, 
periods, 500 revolutions ; also TRANSFORMERS, 
160-kw. Single-Phase, 60 Periods, Steam | 7 SWITCHBOARDS, | А 
Alternator, 2000 volts, 110 revs., | DYNAMOS, MOTORS, 
p — BALANCERS, 40 


COMBE BARBOUR, La 


(Branch of Fairbairn, Lawson, Combe, Barbour, Ltd.) 


B E L F A ST. 


s CORLISS STEAM ENGINES 


For Eleotric Lighting, Traction, Pumping, Winding and Cotton Milis, &c. 


STANDARD SIZES 


i , ^ UP TO 2000 I.H.P. 


. Condensing Plants. Low Steam Consumption and 
x High Eff.ciency Guaranteed. 


CONTRACTORS TO THE ADMIRALTY AND MUNICIPAL CORPORATIONS. 
Licensees fer the Schmidt System of Highly Superheated Steam 


ROPE PULLEYS AND MILL GEARING. 


For further ee E apply to 


London Office: 52, LIME STREET, E.C. 


re — 


о m! SCHIFF & CO.’S EMG 


Arc Lamp Carbons for OPEN and ENCLOSED Types | MARS. 
Are Acknowledaed to be an.ong the Best in the Market 
MAKh, | ; T иретти ? 


The G quality is made for а 
consumption of from jin. to 1 in. 
per pair per hour, and our W and 
A Alternating and Enclosed Arc 
Lamp Carbons are not surpassed 
for light and absence of ash. 


The "SHIP" Carbons take 
a less number of Watts per 
candle-power without diminu- 
tion of the Arc than those of 
other makers. 


— gum 


FOR PRICES APPLY TO— 


DE GRELLE, HOUDRET & 00, " 7. es 
Bole Agents for Schiff & Co.’s “Ship” Carbons. 


elenden London Wall 1968, Telegraphic Address: DRGRRLLE, LONDON,” 


| 
| 
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ELECTRIC LAMP MAKERS 
e. 


BY APPOINTMENT 
| TO 
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HIS MAJESTY 
THE KING. 


Low Prices for Quantities. — Write for Contract Terms. 


MANUFACTURERS AND SUPPLIERS OF 


STATION SWITGHBOARDS. 


x 


2 афа 


zat nui 1 


Ста. ~ 


П" N | 
iu. .. ew On 8 i. D jo 


Switchboard supplied to the Borough of Stepney. 


‘Supplied to tho following Municipal and 


Publio Bodios :— 


BATTERSEA BOROUGH COUNCIL. MANCHESTER CORPORATION (Bloom Street) 


WINWICK ASYLUM. | l BOROUGH OF WHITECHAPEL. 
BIRKENHEAD CORPORATION, BURGH OF GOVAN. BOROUGH OF STEPNEY, & c. &c. 


__—————-—— 
DESIGNS, DRAWINGS AND ESTIMATES FREE. 
——. ʒ%—f.T..ũ—ß3 Z E„— 


THE EDISON & SWAN UNITED ELECTR 


Head Office and Showrooms : ЕРЕМА" BUILDINGS, 


iC LIGHT 00., LTD. 


crs $T., LONDON, E.C. 
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NEWCASTLE-ON-TYNE, - 


AND 


17, SOHO SQUARE, LONDON, W. 


VULCANISED RUBBER WIRES 


OF ALL DESCRIPTIONS. 
Write for Mr. Wordingham’s Report on our Dialite Wires for House Wiring. 


THE ST. HELEN'S CABLE CO., Ltd., 


WARRINGTON, and 32, Victoria Street, S.W. 


Telegrams: “ FILATURE, WARRINGTON"; '' FiLATTERIO, LONDON. 2d 


s. S Ae, AR NT SEAMLESS oiL CNS 


Ei tted writh 


New Patent Thumb Button & Patent Seamless Spout. 
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IN COPPER OR BRASS, сь, 2 
For Electrical Purposes. ey 


Oontractors to H.M. NAVY, War Department, Home Office 
and Indian State Railways. BOLE MAKERS— 


JOSH. KAYE & SONS, LTD., Lock Works, LEEDS, 


[О Y "ше ЖҮН 
1. 05 19 \ n f TR ib jim і f ms 
and 93, High етер LONDON, wW. C. 


SOAM E 


Telephone : 


X. D. SANTONI & CO. LTD. ELA 


22, GOSWELL ROAD, ALDERSGATE STREET, LONDON, 
ELECTRICAL MANUFACTURER’S AGENTS. 
Appliances, Accessories, &c., for Every Branch of the Electrical Trade. 


Electric Light Fittings Highest Class Every Style. 


ALL KINDS OF ACCESSORIES, INCANDESCENT LAMPS, &0., MAIN SWITCHES OF 
EVERY DESCRIPTION. 


Telephones Bells. Indicators. Pushes. 
WATERTIGHT FITTINGS 


For STREET LIGHTING, SuiPs, UNpeRGBOUND RAILWAYS, MiNING, MILL Firrmes 
AND OUTDOOR FACTORIES. 


Electrice Fans, Electric Beating and Cooking Apparatus. 
CABLES AND WIRES OF EVERY DESORIPTION. 


FROSTING LACQUER 
and COLOURED LACQUERS’ 


Of all Shades for Incandescent Electric Lamps. 
Special Bright Biack Japan Varnish, air IN SU LATO R А EB 


drying (Negroline) for Dynamos, &c. ар ALE KINDA от | 
POTTERY FOR ELECTRICAL PURPOSES. | 


Write for our List. We make many things 
that will interest you. 


THE FREDERICK CRANE CHEMICAL 00., DO ULTON 'ON & C0 
22 & 23, NEWHALL HILL, BIRMINGHAM. 19 


Telephone No. 2779. Telegraphio Address: CHEMICAL, BInAIxOHAM.“ йр 
‚ | 

Agents:—Edinburgh: ANDERSON & GIBB, 19 & 21, Blackfriars Street. 
CO., 83, \ —— LONDON, S.E. on 


Glasgow: THE METALLIC ART CO., 83, Waterloo Street. 


London: PALMER & CO., Sutton Street, Clerkenwell. 
WATERPROOF & DUSTPROOF. 


Mavor « Goulson =! G 


47, KING STREET, MILE-END, GLASGOW. += (ROE — SEND FOR PARTICULARS ти TRADE SUPPLIES: 


21 ro. 
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A N | Limited, L 2 0 е 
| | LEIGH, LANCS. m | 
Telegrams —‘* Cables, '' Telephone :— 61 Leigh. 


Leigh, Lancs. 


CABLE MAKERS, 
ENGINEERS and 


- - CONTRACTORS. 


YESS 
10700) | 
MSM 


SV 


/ 


MANUFACTURERS 


Of Vulcanised Bitumen Cables, Paper Cables, Impregnated 
Fibre Cables, Rubber Cables, Dry Core Telephone Cables, 
Aerial Cables, Dynamo Wires, Flexible Cords, and of Electric ' 
Light and Power Cables of all descriptions, Extra High Pressure 
Cables for Multiphase Work; Armouring of various descriptions ; 
Junction, Service. and Fuse Boxes; Tramway Pillars complete. 


CONTRACTORS 


| For the Complete Equipment of all Systems of Underground 
Mains for Light and Power. 


a + JF 
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S. RAWLINSON & SONS, 


BLACKBURN. 


Builders of TOWER WAGONS, DERRICK 
WAGONS, DRUM CARRIAGES, 
CABLE DRUM WHEELS, ARC LAMP 
LADDERS, JOINTERS’ HAND-CARTS, 
TELEPHONE HAND-CARTS, 
TESTING. VANS. SPRING LURRIES 
and CARTS. 


КЕЗИМЕ 
WELLINGTON MILLS ^ E 


BRADFORD; YORKS. 
ASBESTOS SPINNERS AND MANUFACTURERS. 


Telephone No. ¥0. T, А. :—“ Asb stos, Bradford." 


If you want FIREPROOF ASBESTOS BOARDS OR 
SHEETS tor screens of lining woodwork don’t mind 
(гоиб! ng us for prioss and samples. 

Ask for No. 2 Catalogue. 
Applioatlous for Colonial and Foreign Agencies desired 


ELECTRIC WIRE CABLE MACHINERY 


Uf the most modern design, for Covering with Bilk, Cotton, 
Hemp, Jute, Rubber, &c., Taping. фе. 


Machines for Braiding. Measuring. Compounding 
Varnishing. Stranding. Os bie Serving. 
Waxing. Core Serving. Cable Sheathins 


_ The largest stock of patterns in the Trade. B 
Special machines designed and constructed. 
Machines kept in Stock ready for Immediate Delivery. 


THOMAS BARRACLOUGEH 
GOnginerr and Machine Maker. 
Offices : :—20 BUOKLERSBURY. LONDON E д. nm 


HENRY MILNES, 


Manufacturer of 


HIGH-CLASS LATHES 


Electrical "Engineers, 
INGLEBY WORKS, 
BROWN ROYD, BRADFORD, 


Lathe Maker to the British and Foreign 


G overnments,.— Established 1858. 
Agents for Scotland :— 


Thos. Hill & Co.. 66. Robertson St., Glasgow. 


ust LITHOLITE 


For Insulating 


HANDLES, COLLETS, BUSHES. dc. 


HUNT & HESS, 3, The Grove, Hackney, N.E. 
Telephone No.— MARBLE SLABS 4. King’s Cross 


FOR SWITCHBOARDS, ас. 


MARBLE SPECIALLY SELECTED 
For ELECTRICAL PURPOSES. 


sTEAM— M. & R. MOORE, -works 
64. PENTONVILLE ROAD, LONDON, N. т 
LONSDALES, Blackburn, 


BOILER OOVERERS, 
Will send a sample cash (5 owts., 26/-, carriage paid) of their 


PATENT PLASTIC CORK COVERING 


Telegrams: “ Plastic, Blackburn," Telephone No. 626 
London Agen . GREAVES, 98, Kensington Avenue, Bast ды" 


NON-CORHUDIBLE CELL CONNECTORS. 


Absolutely Acid Proof. Can be used repeatedly, and only 
reliable Connectors on the market. Used b а number of 
scoumulator makers. W. Rowland Edw 's Patent. 

Write for Particulars and Testimonials to the Sole Mawufacturers :— 


THE THAMES VALLEY LAUNCH CO., ча» 
Weybridge, Surrey. 
ELEGTIIO, STEAM ANO OIL LAUNCHES BUILT то ORDER AnD FOR Ped 
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~ ELECTRIC CABLE CASINGS. 
ALL MADE TO THIS PATTERR. 
The prices quoted below are per 100 fr., 
case and cover together. 
Full Nise Sections on Application 
ESTIMATES FOR OTHER WOODS AND SIZES 


PROMPTLY SENT. 
Switch Blocks and Oleate Made to Order. 
Smal). 

BzrNo..| 1 | 2 | 2 в | 4 | 56 | 6 [тв 

WiprB.. | la” | 1a” |16 T2 zo | з” | 8 B" ov 

Grooves. | Aw | à || 60 | 5| Y „ 

For B. W. G. 18 16 16 | M % 7/188 | na |96 | 15/1 
WHITEWOOD 3:10 E 1 E» 4/6 1 s/t 987 9M ne ; игй 
DzaL... 2/5 i IO 8/6 | 4. | 6/9 : uM | 10- 1% 


* Uri wo Pairs 01 NO. ib B. W. G. 


Trade Allowance 10 8 Per Cent. for 5,000 ft. or over. 


УІСЕКЗ BROS., „ Froonmo & FLOORING пола 
6788, KING WILLIAM ar 


IMaXnnn EN. 
Largo зьоса cept of 
i GHEETS, 
0086, 
TUBES, 
AOCUBULATOR 
BOXES, 28. 


THE HARBURG INDIA-RUBBER C. CO. 


| Telegrams: 
„ Instantly, London." 
London Warehouse : 


F. WINTER, 
8, Redcross St.. 


ELECTRIC 
i WIRE CASINGS. 


All sizes from 13 to 4 ins. wide in stock. Special kinds and sizes made to order 


G. H. PEARSON & CO., 


Timber Merchants and Moulding Manulfacta-ers, 


arin Кочу ы NOTTINGHAM. 


cx ELEGTRIC WIRE CASINGS 


CLEATS, BOARDS for SWITCHES 


oak ' : In a duck and Made to Any Design. | 
E dl ACCUMULATOR CASES, 


BATTERY BOXES, &o., 
MADE TO ORDER ON SHORTEST NOTIOR. 


J. F. & G. HARRIS, 


Timber Merchants and Moalding Manufacturers. 


YARDS 58E, WILSON STREET, FINSBURY, E.C. Telephone 

and MILLS, 42, Oran . a6 6 ra vel 80 rf GARE, E. No. 1168, 

LONDON: : Palmer Rd., Green St., ато Нат, GREEN, И.Е. | London 
Please Write for Latest Illustrated Price Lists. 


CHECKS, BRANDS, NAME 
PUNCHES, STENCIL 


PLATES. IN CAST 
OR STAMPED 
BRASS OR GUNMETAL, 


AND PATTERNS FOR SAME 
——— 


T POPE & co 109 &110, Livery t St.. 


JOHNSON & PHILLIPS, 


14, Union Court, 010 Broad Street, E.C., and Chariton, Kont. 
New Depot —37, KING STREET, COVENT GARDEN, W.C. 
Depots ket e e th l Lar , 
rt Square (No LASGOW, ` 
5 61, Lincoln's Inn, 174, Corporation Bt. 
Makers of the most modern machines for 


CABLE MAKING. CABLE LAYING. 
- STRANDING. BRAIDING. 
TAPING. WINDING. 
COMPOUNDING. LAPPING. 


RUBBER, SILK & COTTON COVER e 
(edF 


anm 


mu 


\ 
| 
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- RANSOMES, SIMS & JEFFERIES, 
— 4 5 ^ = LIMITED. 


ALL CLASSES OF ENGINES AND BOILERS 
FOR FOR ELECTRIC LIGHT INSTALLATIONS. 


е HIGH-SPEED ENGINES 


W'th Throttle Valve or Patent Automatic “ Shaft” Governor. 


ENGINES AND DYNAMOS COMBINED AND TESTED. 


ORWELL WORKS, IPSWICH. 


Hi js 4 = 9, GRACECHURCH STREET, LONDON, E.C. 
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CATALOGUES AND PH':CE8 ON APPLICATION. 
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TYPE OF ALL SIZ Es. 
Works and Head Offices: ASHTON-under-LYNE, MANCHESTER. 


WRITH FOR ILLUSTRATED CATALOGUE. . 


London Showroom: 75a, QUEEN VICTORIA ST. Е.С. 


MCCLURE « WHITFIELD, 


STOCKPORT. 


© MERSEY DYNAMOS — 
à апі MOTORS. 


Telegraphle Address :—'' MOTORS, STOCKPORT. ' 
Telephone No. 180. 


LONDON oFFICE:—14, DEVONSHIRE SQUARE, E.C. 


100-H.P. GENERATOR. 
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Pd 


A LARGE STOCK MAINTAINED. 


OF 
ALL SIZES. 


ENCLOSED 
MOTORS. 
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BIPOLAR FOR BELT 
DYNAMOS DRIVING OR 
A DIRECT 

MOTORS. COUPLING. 


`] И | ков LIGHTING 
MULTIPOLAR — i | 
ч. ОВ POWER 
DYNAMOS. es М.) M 
| 98 Ы PURPOSES. 
ARO WORKS | PRICE LISTS ON SALISBURY HOUSE, 
CHELMSFORD. e LONDON WALL, Е.С. 


| 
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HOLT & WILLETTS 


с. 
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J. P. HALL. & CO., 
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Makers of 


DYNAMOS, 


Open ~ Enclosed 
MOTORS 


Pumping, Haulage, &0., 


COLLIERIES. 


AND ALL 
2v SIM ME, 2 OTHER 
— ais dX PURPOSES. 
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FIG. 203.—8TANDARD MULTIPOLAR GENERATOR. 
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ENGINEERS, 
CRADLEY HEATH, 


London Office: 112, FENGHURCH STREET. 


Patent Direct-Coupled High-Speed Electric Winding Gear for Passenger and Goods Elevators. 
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WHEN 


HEOSTAT| 


PROBLEMS 


assume these proportions 
the need of high-class . . 


ABILITY 


is at once obvious. . . 
We can furnish this o 


and 
EXPERIENCE] 


to a greater extent than 


any other manufacturer. 


ap STURTEVANT 


RHEOSTATS 


Electric Controlling 
Devices 


OF EVERY DESCRIPTION. 


ro te 
ССЗ 


700 H. p.; Multiple Switch Starter Front, Send for Catalogue E R 70. 


TURTEVANT rm 0. 


147, QUEEN VICTORIA ST., Ltd. 


WORKS : 29, BANKSIDE. BRANCH GLASGOW, NEWCASTLE, PARIS, BERLIN, 
OFFICES: STOCKHOLM, AMSTERDAM, MILAN. 
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No. 1,809. 


[эл] DECEMBER 26,1902. [miro] Pua 
LONDON: PUBLISHING OFFICE, 4, LUDGATE HILL, EO. sv; — 


SUBSCRIPTION per &unum, Postage in- 
clusive, in Great Britain, 198. 6d. : to all other Countries, 308.—Nxw York: D. Van NOSTRAND, 23, Murray Street. and 
e 27, Warren Street. Panis: Madame Veuve J. BovvEav, Librairie Etrangère, 22, Rue de la Banque. BERLIN: A. ASHER 

AND Co., 18, Unter den Linden. 


Ша вв Address: 2 — Е AB Code. 3 No; 988 Holborn. 


— m —ü—ä — — — 


EVERY CONTRACTOR SHOULD - USE 


— — — 


3799; CT" E EET T * 
' SHIPMENT OF * m Te TUER е Е 
JOHNSON & PHILLIP’S | x. 
CABLES | E | 
FOR KIMBERLEY, Tq ii z — | " ; | 
SOUTH AFRICA. ; о - S ME E 


Telegrams: "CABLES," OLD CHARLTON. Telephone: " WOOLWIOH. 


JOHNSON & PHILLIPS Jum Gur Works. 


Head Office and Factory:-OLD CHARLTON, KENT. 
Speclallig: MAIN CABLES FOR LAYING UNDERGROUND. 
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TRIANGULAR 


BLES. 


Address: TRAFFORD PARK, MANCHESTER. 


TRIPLE 


CA 


Central Station Economies. 


a — The use of: 

e question of cutting down 

the cost of production is an I. SOFT WATER. 
ever-recurring one to Centra, . EVAPOR ATIVE | 

} Station Engineers. We сап 2. CONDENSERS. 


suggest three methods: 
3. ECONOMICAL 
Please write stating which Section interests you. О | 


Pulsometer Engineering Со]? Reading. A 
JOHN A. ROEBLING’S SONS CO. 


Have tha pleasuré to annéunce that they have supplied, and arë supplying for use by the undermentioned 
Oorperatióné and Gonmpanies their Gelebrated 


“COLUMBIA е RAIL BONDS, 
HARD DRAWN COPPER TROLLEY WIRE, 


Leeds Corporation. Bristol Tramways. Stoke on Trent Tramways. Cardiff Corporation. 

Dublin United Tramways Co., Ld. Dudley Tramways. Huddersfield Corporation. Wigan Corporation. 

Halifax Corporation. Middlesboro. Stockton and Sunderland. | Wolverhampton Corporation. 

Blackpool & Fleetwood T. Co. Thornaby System. Isle of Man Tramways Со. Ltd Bournemouth Corporation. 

Coventry Tramways. The Potteries Tramways. Clontarf and Hill of Howth Bradford Corporation. 

City and South London Ry. Co. Manchester Corporation. West Hartlepool. Glasgow Corporation. 

Norwich Tramways. London United Tramways Co. Swansea Tramways. Borough of Ilford. 

Halifax Corporation Extension. Dudley & Stourbridge Tramways Liverpool Corporation. Sheerness Corporation. 
Brighton Corporation. Blackpool Corporation. Southampton Corporation. 


They keen a large stook both of TROLLEY WIRE and BONDS alwaye ready In London from which immediate 
delivery oan be made; also large quantities of thelr SOFT DRAWA H.O. COPPER WIRE from 
Ne. 8 (°144) te No. 22 as) g. W. d., ready for delivery: 


For further particulars and 


mtomasion арт ә BACK & MANSON, 36, New Broad Street, London, E. C. 


— 
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CONNOLLY BROS., Lue 


Insulated Wire and Cable Makers, 


BLACKLEY, MANCHESTER. 


Telegrams; “ OONNOLLYS, BLAOKLEY," Telephone No. 2361. e 


SOLE MANUFACTURERS OF “ВІАСКІЕҮ” TAPE, 


best tape for outside covering in the market. 


1 


Does not stick to or 
dirty the fingers. 


No solution 
required. 


No heat required. Self-adhesive. 


F — 
WIRES & CABLE {= СХА XE TIES- India-rubber. 


HIGH INSULATION VULCANISED INDIA-RUBBER. 
LOW INSULATION VULCANISED INDIA-RUBBER, 


ombined with great Mechanical Str Durability, and suitable for est Wor Pres 
Tho most Boano miar ud Rallable Gable for Genta Baton Werk. or High кшш Eressures 


Load Covored Cables. Ceneentric Cables of all desoriptions. 
Board of Trade Cablos. 


WRITE FOR OUR LATEST CATALOGUES AND REFERENCES. 
AGENCIES AND STOCKS IN LONDON, BIRMINGHAM, AND GLASGOW. 
F. WIGGINS & SONS, „оа, LONDON. 
MICA ME 


RCHANTsS, Telephone No, 9,948 Avenue, 
Manufacturers of MICA GOODS for ELECTRICAL and ALL PURPOSES. 


A 


CONTRACTORS ТО HIS MAJESTY'S GOVERNMENT, 


|| | FREDERICK SMITH Со. WIRE MANUF ACTURERS, Lo. 


Galedonia Worka, НАШИР. AX; Anaconda Werka, SALF. ORD, MANDHESTER. 
Contractors to H.M. Government and Railway Companies. 


Patent Galv Telegraph Wire (100-Ib. Coils) to all Specifications. 


COPPER WIRE (сохот, 


HARD DRAWN H.C. COPPER LINE WIRE, DYNAMO STRIP, all sections. 
SPECIAL TINNED H.C. COPPER WIRE. SILICIUM BRONZE WIRE (weilers Patent, under license, 


COPPER TROLLEY WIRE, Specially prepared and tested, 3-mile and mile lengths. 


ELI 
У х, 

$ * 

[ 2 : 7 

M NN I 


GOLD MEDAL, 


PARIS, 1900. 
JAMES KEITH & BLACKMAN CO., Ltd., 


27, FARRINGDON AVENUE, LONDON, E.C., & Branches. 4997 


TRADE MARK. 


W. M. FOXOROFT & 00., 
| Telegraph and Telephone Case Manufacturers, 


36, PERCIVAL STREET, CLERKENWELL, 
LONDON, ш.б. 


GOOD WORK AT BOTTOM PRICES. 


Every Description ef Cabinet Work for 
Electric Light Enginoors. 
Lock and Block, Single Needle, Bell, Sounder, Perforater, 
Phetometer, Telephone Cases, Battery Boxes, &c., 40. 
PRIZE MEDALS, LONDON, 1861, PARIS, 1881. 


> 

- 

75 . 
PLP MI 
3 


MOSSES & MITCHELL | 
68.69.70 & Z1 ~ 
CHISWELL S7LONDONE- 


Write for Prices and Special 
Discounts. 
"SUMMO, 
899 pue sejdwmeg JOJ эу 


erase 
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W. Т, HENLEY'S TELEGRAPH WORKS CO. 


LIMITED, 


CONTRACTORS TO 
The BRITISH POST OFFICE, The NATIONAL TELEPHONE CO, 
And COLONIAL and FOREIGN GOVERNMENTS. 


SS ое 
TELEPHONE 
CABLE? 


PRICES ON APPLICATION. 


London Offices : 27, Martin's Lane, Cannon Strect, E.C. 
Works: North Woolwich. 


. Telephone Nos. 5780 and 5781 Bank. Tolegrams : “ HENLEY'S WORKS. LONDON.” 
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THE 


Send us 


your requirements in | | WEI R 
Light Duty Pumps | 
FEED PUMP. 


as well. 
A Specialty made by Speoialists in 
Boiler Feeding and Pump Design. 


The Ideal Pump for a Power Station. 
Economical, Efficient, and Reliable. 


High Grade in all points. 


Stock kept . . . . Prompt delivery. 


p 


London Offloo :—78, BILLITER BUILDIN GS, E.C. 


G. & J. WEIR, Ltd., Cathcart, Glasgow. 


Telegrams: . LONDON.” 


THE LONDON ELECTRIC WIRE 60. Im 


ANCHOR WORKS, PLAYHOUSE YARD, 
GOLDEN LANE, LONDON, E. O. 


MANUFACTURERS OF 


SI LK COVER ED WI R ES; Copper, Platinoid, em Silver, &c., for 


Electrical Instruments, Electric Bells, ke. 


COTTON COVERED WIRES, STRIPS &CABLES 


for Dynamos. 


CABLES OF LIGHT, MEDIUM AND HIGH 
INSU LATI ON for Electric, Lighting; Electric Power ; Telegraphs and 


Telephones. 


FLEXIBLE CO R DS of all descriptions for Incandescent Lamps, &o. 
DY N A M O B R US H ES; “ Ordinary type," Sparkless, and “ Self- 


Lubricating.” 


PLATINOID oe HIGH RESISTANCE WIRES. 
FUSIBLE WIRES FOR CUT-OUTS. 


Jointing Materials; Varnishes and Sundry Appliances. 
Contractors to Н.И, Government and the leading Electric Light and Telephon8 Companies. Price Liste on Apptication. 
Agents for Australia and n мим — 4 — d. Жуу йт, 1 ind nits Queen St., Melbourne. 


BRITISH INSULATED & HELSBY | 
, UBI, bm. - 


Works: PRESCOT, HELSBY and LIVERPOOL. 


FOR ALL PURPOSES. 


PAPER, RUBBER, GUTTA: -PERCHA, SILK, ||| 
OR COTTON INSULATED. 


Contractors for the Complete Equipment of 


TRAMWAY, POWER TRANSMISSION, LIGHTING, 
. TELEGRAPH & TELEPHONE 3 


MANUFACTURERS OF 
JUNCTION BOXES, SECTION PILLARS, OVERHEAD TRAMWAY GEAR, BONDS, 


T ШҮП am 


DM TS 


/а) 
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J. G. WHITE & COMPANY, Lec 


22a, COLLEGE HILL, CANNON STREET, LONDON, E.C. 
Civil, Mechanical and Electrical Engineers and Contractors, 


COMPLETE LIGHTING, POWER and TRAMWAY EQUIPMENTS. 


Special attention given to Combined Trolley and Slot Conduit Systems. 


6. 


А м йы б аА а Аб. А.А 


Contractors for Complete Construction of Auckland, N. Z., Electric Tramways (28 miles). 
Kalgoorlie, W. A. Power Plant (2400 H. P.). 
OONDUIT SYSTEM and PERMA NENT WAY— 
Bournemouth Corporation Tramways, 17 miles. 
London County Council Tramways (Tooting and Westminster), 16 miles. 
And for many otber Tramway Systeme in Orest Britain and оп the Continent. 
Telegrams: *'*WnuirTERICE, LONDON.” Telephones : 6044 & 6045, Banx. 


9 IMPROVED PATENT 
LERQY'S Provo PATENT | | THE BRITISH THOMSON-HOUSTON 00, Lid, 


C0 Head Office and Works—RUGBY. 


ELEOTRIOAL ENGINEERS AND CONTRACTORS 
For coating Boilers, Steam Pipes, ёо. To prevent the radiation of 


—— — — 


SEE LARGE ADVERTISEMENT IN LAST WEEK'S ISSUE 


heat, save fuel, and increase the power of steam. SMITHSON, SHARPE & CO., 
Can be seen where it has been in use for 20 Years. CHASE STREET. MANCHESTER. 
ESTABLISHED 1865. Electrical and Mechanical Engineers. 
к. LEROY & CO., ARC LAMPS FOR ALL PURPOSES, 
MANOMESTHR' Ge pon Branz, Lowen Enevenzen. а нетна айан 
W. В. HAIGH & CO., Ltd., 
OL, ЛЭ ЕЕ A M. 
i, m 
MOTOR-DRIVEN 4 DYNAMOS. 
— | DIRECT, 
WOOD-WORKIN G gal VV Ё BELT, | DRIVEN. 
E ROPE, 
MACHINES | | 
E" MOTORS. 
z OPEN. 
SPECIALITY. | ENCLOSED. 
- a m 4 


AND ? 


GENERAL INSURANCE co., Ltd. | ' 


Head Office:—22, ST. ANN’S SQUARE, MANCHESTER. 
London Office:—60, QUEEN VICTORIA STREET, E.C. 


INSURANCE and INSPECTION 


DYNAMOS, MOTORS, 
Nydrauile Lifts, Steam, Gas or 011 Engines and Boilers of all Classes. 
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2 | ШТ Wr 
SPECIFICATIONS PREPARED AND ADVICE GIVEN RE NEW BOILERS, o6 rint DEE CHAO АИДИД i iN Ду [|| 
ECONOMISERS, SUPERHEATERS, ENGINES, &c. 


ECONOMIC TESTS OF STEAM POWER PLANT, INVESTIGATIONS & BEPORTS WROUGNT-IRON PLATE WORK;OF ALMOST EVERY DESCRIPTION, 
IN CASES WHERE COAL ECONOMY, &c., NOT SATISFACTORY. GALVANIZED OR UNGALVANIZED, UNDERTAKEN. 
PROSPECTUSES ON APPLICATION. 


 APPLIOATION FOR AGENOI&KS INVITED. — .. 2mAꝗTĩ2ʃIm. 
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CALLENDERS 


CABLE & CONSTRUCTION CO., Ltd. 


— — k 


Head Office:—HAMILTON HOUSE, VICTORIA EMBANKMENT, E.C. 
Telephone :—1911, HOLBORN. 
LAYING CALLENDER MAINS AT 


BAILEY’S — 
AUTOMATIC BELL PUNCH 


3 IS THE SIMPLEST 
been р | BEST AND MOST 
PRINCIPAL AGCURATE. 


TRANWAYS. O-—-— m 


1А iy AA 


List Free on application to 
Manufacturers 


W. H. BAILEY & CO., LTD., s dao SALFORD. 


London: 16, FENCHURCH STREET, Е.С. SUNDERLAND. | 
VANDAM, MARSH e CO. 


КЕ ЧУ ЧУ ЗУ ЧУ Le 


Manufacturers and Dealers in 


ELEGTRIGAL ACCESSORIES. 
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15, GERRARD STREET, SOHO, LONDON, W. 
MANCHESTER BRANCH : 20, Devonshire St., All Saints. BIRMINGHAM BRANCH : 11, Upper Priory. 


THE UNBREAKABLE PULLEY AND 
MILEGEARING COMPANY, Lto., 
Specialists in the Economical Transmission of Power. 


ROPE PULLEYS, . 


SHAFTING  WROUGHT-IRON PULLEYS, |. 
COUPLINGS, LOWER GORTOR | if 

| ил CONE PULLEYS, $ 
BEARINGS, , MANCHESTER, EN 
GEARING. 


‘Cannon $t. LONDON. ы: GALLOWS PULLEYS 


——— 


. — 
RARER RT DEN ARTES pupae E 


ta | | 


BASTIAN 


DEAD 
ER S © ACCURATE. 
3 YEARS* FREE GUARANTEE. 


Bartholomew Works, Kentish Town, London, N. W. 


WESTERN 


ELECTRIC 
Cos. 


ARG LAMPS 


For Alternating and Continuous Circuits. 


WRITE FOR ILLUSTRATED CATALOGUE. 


| 1 FOR INDOOR USE. | FOR OUTDOOR USE 
у, 
ону Office :— E. m Works :— 
171, QUEEN кА ST., Е. б. | М. WOOLWICH, E. 


1 — “Relay, London." Telephone No. 418, Bank, and 2389, Р.О. Central./ Telephone No. 549 Albert Dock. 


SORGE- -COCHRANE SYSTEM 


OF FEED-WATER PURIFICATION. 
Over 200,000 H.P. in daily use. 


r USENET 


OUR GUARANTEE :— 


“That no Scale shall form in Boilers.” 


Write us for details, statizg capacity in gallons per hour, and send ms analysis of your water. 
v 474 SANSA SAN GM ess Na н 


ERITH'S ENGINEERING C0., " ““compow. 


^. We also make ERITH’S .UNDERFEED - STOKERS. A 


— —k— é — 
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N“ RAMSDEN. CAMM & CO. Lo. 
yea) BRIGHOUSH, YORKSHIRE. 
hi Iron, Steel and Copper Wire Drawers. 
TELEGRAPH, TELEPHONE AND CABLE WIRE, 


Contractors to H.M. Postmaster-General, tho indian and Colonial Governments and Leading Railway Companies. | 
SPECIALITIES :—FINE SIZES of H.C. COPPER, GERMAN SILVER, &e., WIRES. 


ID. 


DICK, KERR & CO, 1° 


MANUFACTURERS ОБ .) | 


Continuous Current and | 
Alternating Current Machinery. 
Complete Schemes for Electric 


Tramway, Lighting and 
Power Transmission. 


Head Office: 


Works : 
110, Cannon Street, Preston, Lancs., 
London. Kilmarnock, N.B. 


EILECTIEIOAL BNGINEERS, 


p. 154-6, TEMPLE CHAMBERS, TEMPLE AVENUE, LONDON, E.C. 


— Telephene : Telegraphie Address : 
1340 HOLBORN. Steokholm & St. Petersburg. " ERICSSON, LONDON.’ 
992 


Makers of TELEPHONE and TELEGRAPH APPARATUS, 
FIRE ALARMS & TESTING INSTRUMENTS, ac. 


SPEOIALITY 1— 


TELEPHONE INSTRUMENTS ro: 
MAGNETO & BATTERY RINGING. 
dá ; 


L. M. “ERICSSON & CO. La. 
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EASTON « COMPANY, LIMITED. 


Telegrame : ‘‘EASTONS, ERITH, 
опе : No. . 


: Тор! 4 Dartford Erith Ironworks, ERITH, KENT. 
| (4A BPQBPBPBEPPrPRAPLrL AL, 
Sole Licensees for Great Britain and Fler Colonies 


' under the SCHMIDT HIGHLY SUPERHEATED STEAM PATENTS 


| yielding economies in Steam and Coal never previously 
| approached. 


| Over 50,000 Horse-Power now in use or on order in this country. 
Existing plants can be adapted at a moderate cost. | 
Schmidt Patent Superheaters have recently been purchased by (amongst others): 
! Messrs. Belliss & Morcom, Ltd.; 
| Messrs. Tangyes, Ltd.: 
| 
| 


\ 


Messrs. Willans & Robinson, Ltd.; 
| Messrs. J. & P. Coats, Ltd.; and 
ie Messrs. Greenwood & Batley, Ltd. 
. Easton & Company, Ltd. are also Sole Manufacturers of the BOLTON PATENT. 


DOWNTAKE SUPERHEATER, the best of its kind in the market for moderate 
temperatures and where space is limited. 


Or to any of the following SUB-LICENSEES— 
Pamphlets, Estimates, and all other P. 
NS i Apply o.. | Messrs. BROWETT, LINDLEY & CO. (1898), Ltd., Patrloroft, Manchester. 


As Above. Messrs. THE ATLAS CO., Ltd., Hopetoun Houso, Lioyd’s Avenus, E.C. ) 
Mesers. LASSEN & HJORT, 62, Queen Victoria Street, E.C. 


All our Lamps, both Continuous and Alternating, are designed 
to run on 200 to 250 volts direct off the mains, and give 
excellent Illumination without sacrificing economy. 


CONTINUOUS CURRENT 
ARC LAMP. 


T'wo pairs of Carbons controlled by a 
single mechanism are arranged in 
series in one enclosing globe. 


„ 


GUARANTEED LIFE OF CARBONS, 70 HOURS. 
— ee 
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REASON MANUFACTURING COMPANY, LTD, 


London Agents: Messrs. BAXTER & CAUNTER, 86, Charing Cross Road. 
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РАТЕМТ 


- Power Hammer 


DRIVEN BY BELT. 


Perfect Substitute for 
Steam Hammers, 
and similarly under 
Control. 


— 


sous makers: PETER PILKINGTON, Ltd., 


HAMMER MAKERS, | 
ACCRINGTON, ENGLAND. 


J A EG E R B ROS $9, Victoria’ St., Westminster, LONDON, 8. W. 
BJ Manufacturers of ELECTRICAL ACCESSORIES, аз: 
HIGH VOLTAGE LAMPHOLDERS, KEYHOLDERS, 


TUMBLERS, MAIN SWITCHES, CUT-OUTS, 
WALL PLUGS, CEILING ROSES, FUSES, 


jj N NEW TYPE DISTRIBUTING FUSEBOARD 


London Office: 75a, QUEEN VICTORIA ST., E.C. 


(Our cwn patent), &c., &c. 


I 4 $ F Ll T d P lal" Lal T do T lal" Lal] do T dal" Ld 
E =_< g | Please Ask for 55 


f ы А Аа Амы 


ROLE AGENT ғов SCOTLAND AND ULSTER : 
Mr. JAMES GRAY, - 

H.V. TUMBLER SWITCH WITH FUSE. Waterloo Chambers, 19, Waterloo St., Glasgow. 

LARGE STOOK KEPT IN GLASGOW. 


SWITCHBOARDS 


OF EVERY DESCRIPTION. 


ERNEST F. MOY, Ltd., 


MANUFACTURING ELECTRICAL vibes qu M | 
g CREENLAND PLACE, CAMDEN TOWN, LONDON, N. W. | 


E д: 
^" 28 . Telegraphio Address: ч MoYEDOR, Токтон,” A S MES vo Же ne: 1978, Km C nod RC 
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“BUFFOLINE” 
NOISELESS GEARS 


A Durability, Strength, 


ҮШ!!! 


RT | AMI 


Cut Gears cemplete, Bevels, 
Spurs to 12 ft. diam. 


ALSO IN 


IRON, STEEL, OR ANY METAL, 
OE RAW HIDE. 


—— ир 


The Buffoline Noiseless 


WP A Gear Co., 
— LEVENSHULME, MANCHESTER. 


THE STIRLING COMPANY or U.S.A. 


RITISH BRANCH. 
THE ORIGINAL m MANUFACTURERS 
STIRLING - = =. WATER TUBE BOILER 


OVER 300,000 Н.Р. гат 125 3 
IN ELECTRICITY Ji jas 


ONLY ADDRESS IN GREAT BRITAIN . 


99, DEANSBATE ARCADE, - 


TELEPHONE 3098. 


IN OPERATION. 
GENERATING STATIONS. 


=й IDE 


ELEVATION. TELEGRAMS :—'' TUBULOUS, MANCHESTER." 


SECTIONAL 


THE TEST OF TIME 


has proved THE PROTEOTED RAIL BOND to be the only correct Type. The number of our /MITATORS 
also proves this. We are the Original Designers and Manufacturers of the Bond built of Copper Strip with 
Solid Terminals to go under the Fish-plate: If we did not have the best design 


СЕ се ТЕЕ — a 


Our Method of fixing Bonds by compression, expanding the Terminal in the hole by pressure, is POSITIVE, 
and assures perfect contact. The Workman does not try the Bond before leaving it, to see whether it is 
tight. He knows that it is tight and 


EVERYBODY KNOWS LE 


THE FOREST CITY ELECTRIC COMPANY 


Telegrams : ForestRY. 5 СОЕ ST. PICCADILLY . MANCHESTER. 
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DAVEY. PAXMAN < CO. Lu. 


ENGINES FOR ELECTRIC LIGHT CTRIC LIGHT AND TRACTION WORK, 
IN SIZES UP TO 3000 H.P. 


BOILERS, SUPERHEATERS, ERS, CONDENSING PLANTS. 


" — "EE a jii — 


= T PAXMAN PATENT IMPROVED 
PAXMAN "PEACHE" HIGH-SPEED ENGINE. INDEPENDENT CONDENSING PLANT. 


Makers of: PAXMAN ** ECONOMIC o BOILERS, РА TENT SUPERHEATERS, 
PATENT HORIZONTAL DROP VALVE ENGINES. 


London Offices: 


Works : COLCHESTER, ENGLAND. 7s. QUEEN VICTORIA ST. E.C. 


ROW’S PATENT DUPLEX 


FEED-WATER HEATER. 


COMPACTNESS! 
HIGH EFFICIENCY!! 
LOW COST!!! 


PETTE Zada 


SURFACE CONDENSERS 


[n two-thirds the space of any other system 
and cost in proportion. 


— 


REDUCING VALVES, 
SURPLUS VALVES, 
STEAM TRAPS, 
BOILER MOUNTINGS. Й 


ROYLES LIMITED 7 E 
IRLAM, d x 
Manchester. 
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MANUFACTURERS OF DYNAMOS, MOTORS, TRANSFORMERS, &c. 


ARMATURE, FIELD, MOTOR, AND TRANSFORMER STAMPINGS OF 


DISCS up to 
' 46 inches diam. 


EVERY DESCRIPTION. 


Accuracy Guaranteed. 
Prompt Delivery. 


‚ = 
é 


High Permeability and 
Low Hysteresis 
Guaranteed. 


CAST & FORGED MAGNETS, EYEBOLTS, COMMUTATOR SEGMENTS, MICA, HIGH RESISTANCE WIRE & STRIP, &o. 


ROBERT JENKINS, 


88, BISHOPSGATE ST. WITHIN, 
LEONDON, E.C. 


o Address: 


—" Permeeble, London." 
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DORMAN & SMITH 


See advertisement Page 28 this week. 


COSSOR, 


Aotual Maker, 


“BRITISH TRADE and the ZOLLVEREIN ISSUE,” 


64, F › Le. (Reprinted rom Bar E сб: „Өмөк 8. ттс, ") 
s . tn OC o 
Inductlon and Tesla Coils Mer! Published by the "' " COMMERCIAL IN L INTELLIGENCE " "Tr COMPANY, LTD., 
а Spec ality. — — — 
} © | © = 3 | p E у \ € 3] 
ШШ. M | an | i i | LIMITED, 
ie Mii | N ja J 


8 | ark s , Manufacturing Electrical -— 

ly Co lil 4 SUPPLY 

л | Bs i . ЎА $5$XA/ X'E'C EX BOARDS 

P P YY FOR LIGHTING, POWER AND TRACTION - 
VY, STATIONS. 
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07 1" " 
le (E 4 oa € 100 WA 


М ТТТ NEN TEAD Salford Swit hW ks, Frederick Rd., PENDLETON. 
ОШ NS alferd Switch Works, Frederic 


Telephone 3615. Telegrams :—‘ * INSULATIOR, MANCHESTER.” 


A London Office & Showrooms: 1, HOLBORN CIRCUS. 


REID BROTHERS, 


Electrioal and Telegraph Engineers and Contractors, 


MAINS for TONN LIGHTING, 


POWER, TRACTION, &c., „с. 


OOMPLETE INSTALLATIONS OF 


PNEUMATIC TUBES 
FOR TRANSMISSION OF PAPERS, &c. 12, WHARF ROAD, 
SUPRA. LONDON LONDON, N. u- 


LUBRICATING OILS. 


FOR CYLINOERS, HEAVY BEARINGS AND MACHINERY OF ALL KINDS. 


CANNOT CORRODE, “GUM” OR “CLOG.” 


CYLINDER OIL, GAS-ENG 
= INE OIL 
MACHINERY OIL, | DYNAMO OIL. i 


EFFICIENT TAND ECONOMICAL. 


ENGELBERT & СО 447, меновалтевт. 


LONDON, Е.С. 


Mid 11 


B Type. 


| 
| 
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Conduits (Earthenware). 
Doulton & Co. 
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Pope, T., & Co. 
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Lahmeyer Electrical Co., Lid. 


Conveying Plant. 
Graham, Morton & Co. 


Alternators. 
British Thomson-Houston Co., Ltd. 
Brush Electrical Engineering Co. 


Johnson & Phillipe. 
Lahmeyer Electrical Co., Ltd. Dawi c, Copperemiths. 
Lan e Dynamo'& Motor Co., Ltd. ° 
Asbestos. i Dynamos. 
Cresswell's Asbestos Co. RUND 5 Electric Co. 
is -H „Lid. 
Auctioneers and Valuers. Brush Electrical Enginsering cot 
(Mechanical). Churton, T. H., & Co. 


Crompton & Co. 
Crypto Works Co., Ltd. 
Electrical Co., The. 


Kirk:Wheatley), Price & Co. 
Batteries (Primary). 


Electromotors Ltd. 
General Electrio Co. rran i 
ты ное. "e 5 uem 
ohnson illips. ; 
Bgkes, Richardson & Hill. 55 
Veritys, Ltd. Haigh & Co. ^ 
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Ashmore, Benson, Pease & Co. 
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Electrical Power Storage Co, 
Hart Accumulator Co. 
Longstreths, Ltd. 
Rooper, W. O., & Co. 
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Sutherland & Marcuson. 
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Ferranti Limtied. 

Fowler, John, & Co. (Leeds), Ltd. 
India-Rubber & Telegraph Works 
Johnson & Phillips. 


Bollers. 
Babcock & Wilcox, Ltd. 
Davey, Paxman & Co., Ltd. 
Lindsay Burnet & Co. 
Rowland, B. R., & Co. 
Stirling Co. of U.S.A. 
Stirling Boiler Co. 


Books. 
Lockwood, Crosby, & Son. 
Technical Publishing Co. 
Thompson, W. P., & Ca. 
Whittaker & Co. 


Cabinet Work, &c. 


Brown & Co. Lahmeyer Electrical Co., Ltd. 
Consolidated Teleph. Con, & Mfg. Co. Lancashire Dynamo & Motor Co., Ltd. 
Cripps, E. H Manlove, Alliott & Co, 


Mather & Platt. 

Moy, E. F., Ltd. 

Reason Mfg. Co., Lid. 
Reavell & Co., Ltd. 

Reid, Bros. 

Roche, J. J., & Co. 

Royce, Ltd. 

Sandycroft Foundry Co., Ltd. 
Scott, Ernest, & Mountain Ltd. 
Western Electric Co. 

White, J. G., & Co. 

Witting Bros. 


Engine Fittings. 


Bailey, W. H., & Co. 
Korting Bros. 


Engines for Electric Light. 


Allen, W. H., Son & Co. 

Alley & Maclellan. 

Anderston Foundry Co. 

Audrew, J. E. H., & Co. 

Belliss & Morcom, Ltd. 

Brush Electrical Engiueering Co, 
Browett, Lindley & Co. 

Campbell Gas Engine Co., Ltd. 
Easton & Co., Ltd. 

sri а Lawson Coombe Barbour, 


Ltd. 
Ferranti Limited. 
Galloways, Ltd. 
Howden, J., & Co. 


Foxcroft, W. M., & Co. 
Gray, Avon, & Co. 
Lambert, R. 
Middlemiss, W. 


Cable Drum Carriages. 


Rawlinson & Sons. 


Carbons. 
British Thomson-Houston Co., Ltd. 
Brush Electrical Engineering Co. 
Crompton & Co. 
De Grelle, Houdret & Co. 
Electrical Co., The. 
General Electric Co. 
Jandus Arc Lamp Co., Ltd. 
Johnson & Phillips 
Planiawerke. 
Veritys, Ltd. 


Casing and Capping. 
Electrical Trades Supply, Ltd. 
Pearson, G. H., & Co. 


Chemicals. 
Boor, G., & Co. 


Circuit Breakers (Automatic). 
British Thomson-Houston Co., Ltd. 
Consolidated Teleph. Con, & Mfg. Co. 
Geipel & Lange. 


+ 


Clutches. National Gas Engine, | 
i earson, G. H. А 
Сомава, Valkere оо, Ransomes, Sims & J efferies 
pen, Condensing Apparatus. | Бон, 2тен, & Mountain, Ltd. 
oroom А 

Easton & Со, Ltd. Willans & Robinson. 

Korting Bros. 

Pulsometer Engineering Co., Lid. Engines (Pumping), 

Royles Ltd. Belliss & Morcom, Ltd, | 
Drysdale & Co. 
Easton & Co., Ltd. 


Scott, Ernest, & Mountain, Lad. 


Experimental Engineers. 


Kesnor, Thos., & Co. 


Feed Pumps. 
Scott, Ernest, & Mountain, Ltd. 
Weir, G. & J. 


Feed Water Heaters. 
Royles Ltd. 


Fi 
Mosses & Mitchell. 


Fittings (Electric Light). 
Benham & Froud. 
Croggon & Co. 
Davis, Kent & Stewart. 
Dorman & Smith. 
Electric and General Stores Co. 
Electrical Co., The. 
Electrical Fittings Co., Ltd. 
Emitevas Co, 
Evered & Co. 
MAY & Son. 
General Electric Co. 
Hands Ltd. 
Keep, R. S., & Co. 
Faraday & Son. 
Lundberg, A. P. 
Markt Bros. 
MoGeoch, W., & Co., Lid. 
Straus, G., & Co. 
Tucker & Co. 
Vandam, Marsh & Co., Ltd. 
Veritys, Ltd. 
Ward & Goldstone. 


Porgings. 
Jenkins, R. reings 


Fuel Economiser. 
Easton & Co., Ltd. 
Green, E., & Son, Ltd. 


Furnaces & Draught Apparatus. 
Horsfall Destructor Co. 
Meldrum Bros. 


Fuse Wire. 
Macdonald & Co. 


Gears. 
Ablers Ad. 
Angus & Co. 
Buffoline Patent Noiseless Gear Co. 
Dixon, W. F. 


Generators. 
British Thomson-Houston Co., Led. 
Edison & Swan U.E.L. Co. 
Lahmeyer Electrical Co., Ltd. 


Glass. 
Edison & Swan U.E.L. Co. 
General Electric Co. 
Veritys, Ltd. 


Hammers. 
Pilkington, P., Ltd. 


Heating Apparatus. 
Dowsing Radiant Heat Co., Ltd. 


Hoists. 
Abbott & Co. 
Braulik, G. 
Holt & Willetts. 


India-Rubber. 
India-Rubber, G.P. & Tel. Works Co. 


Injectors. 
Green & Boulding. 


Institutions, 


American School of Correspondence. 

Elec. Eng. Inst. Corres. Instruction. 

Electrical Standardising, Testing and 
Training Inst. 


Instruments (Measuring). 


British Schuckert Electric Co. 
British Thomson-Houston Co., Ltd. 
Bundschuh, J. 

Consolidated Teleph. Con. & Mfg. Co, 
Electrical Co., The. 

Everett, Edgcumbe & Co. 

Evershed & Vignoles, Ltd. 

Foxcroft & Duncan. 

General Electric Co., Ltd. 

Johnson & Phillips. 

Kelvin & James ite, Ltd. 
Nalder Bros. & Co. . 

Nalder Bros. & Thompson Ltd. 


Pitkin, J. 
Insulators, &c. 

Bullers, Ltd. 
Carr, Rowland & Co. 
Doulton & Co. 
Gebruder Adt. 
Hunt & Hess 
Johnson & Phillips. 
Price, Sons & Co. 
Stiff & Sons. 
Veritys, Ltd. 

. Insurance. 
Law Accident Insurance Society. 
National Boiler & Genl. Ins. Co. 


Phonix Office. 
Vulcan Boiler & General Ins. Co. 


Iron and Steel. 


Schultz, G., & Co. 
Turner Bros. 


Lamps (Arc). 
Arc Lamps, Ltd. 
Braulik 


Г] [] 
British £ehuckert Electrio Co. 
Brockie Pell Aro Lamp, Ltd. 
British Thomson-Houston Co., Ltd. 
Brush Electrical Engineering Co. 
Crompton & Co. 
Drake & Gorham, Ltd. 
Edison & Swan U.E.L.'Co. 
Electrical Co., The. 
Foxoroft & Duncan. 
General Electric Co. 
Gilbert Arc Lamp Co., Ltd. 
Jandus Arc Lamp Co., Ltd. 
Johnson & Phillips. 
J. S. Arc Lamp Co. 
Peebles, D., Bruoe & Co. 
Smithson, Sharpe & Co. 
Stewart Electrical Synd.:(Enolosed). 
Veritys, Ltd. 
Wharam & Borland. 


= Lamps (Incandescence). 


British 'Thomson-Houston Co., Ltd. 
Brush Electrical Engineering Co. 
Consols Electric Lamps. 

Cossor, A. | 

Cryselco, Ltd. 

Edison & Swan U.E.L. Co. 
Electrical Co., The. 

Gabriel & Angenault. 

General Electric Co. 

Goossens, E., Pope & Co. 

Improved Electric Glow Lamp Co. 
Philips & Co. 

Pulsford Incandescent Elec. Lamp Co. 
Mackeys’ Electric Lamp Co. 

Premier Electric Lamp Co., Ltd. 
Siemens Electric Appl ances, Ltd. 
Sir Hiram Maxim Elec. and Eng. Co. 
Sunbeam Lamp Co. 

Veritys, Ltd. 

Zurich Incandescence Lamp Co, 


Lead Smelters. 
Pass & Son, Ltd. 


Lift Accessories. 
The Lift Accessories Co. . 


Lightning Arresters. 
Wehr Söhne. 


Lubricants. 
Blumann & Stern, Ltd. 
Engelbert & Co. 
Stern Bros. 
Wilcox, W. H., & Co. 


Manufacturing Electricians. 
British Thomson-Houston Co., Ltd, 
Brush Electrical Engineering Co. 
Croggon & Co. 

Easton & Co., Ltd. 

Electrica] Co., The. 

Foxcroft & Duncan. 

Heywood, 8. H. 

Jaeger ЖЕТТ 

Johnson ps. 

Marconi's Wireless Teleg. Co, Lid. 
McGeoch, W., & Co., Ltd. 

Scott, Eraest, & Mountain, Ltd. 


Marble Slabs. 
Moore, M. & R. 


Metallic Packing. 
Green & Boulding. 


Meters. 

tian Meter Co., А 

Bean Shomson- Houston Co. Ltd. 
Chamberlain & Hookbam, Ltd. 
Electrical Co., The. 

Ferranti Limited. 

General Electrio Co. 

Johnson & Phillips. 

Reason Manufacturing Co., Ltd. 
Rochdale Electric Co., Ltd. 
Veritys, Ltd. 


Mica 
Baxter R. & S. 
British Mica Co., Ltd 
Mica Insulator Co., Ltd. 
Wiggins, Е., & Sons. 


Motor Starters & Controllers. 
British Thomson-Houston Co., Led. 
Geipel & Lange. 


‚С.В. 
MoGeoch, W., & Co., Lid. 


A Houston Co., Ltd 
ritish Thomson-Houston Co., ° 
Bruah Electrical Engineering Co. 
Crypto Works Co., Lid. 


Electrical Co., The. 
Fuller- Wenstrom Elec. Mig. Co. 
General Electric Co., Ltd. 
Holmes, J. H., & Co. 
Jackson, 35 Aes Co. 

hnson . 
тше er Electrical Co., Ltd. á 
Lan ire Dynamo & Motor Co., L 


Fynn, Ltd. 
P Dynamo Manulaotoring Co 
Scott, Ernest, & Mountain, Ltd. 
Ltd. 
Wali Electrical Co., Ltd. 
Wright, H. E. i 
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CLASSIFIED INDEX OF ADVERTISEMENTS .—(Continued from Page 17). 


011 Cans and Filters. 


Kaye & Sons. 
W A. C., & Co. 


Platinum. 
Derby & Co. 
Edison & Swan U. E. L. Co. 


Poles. 
Johnson & Phillips (Wood and Iron). 


Porcelain Appliances. 
Bullers, Ltd. | 
Consolidated Teleph. Con. & Mig. Co. 
Dorman & Smith. 

Doulton & Co. 
General Electric Co. 
Hanke, R. 

Stiff, J., & Bons. 
Veritys, Ltd. 


Pulleys. 
Unbreakable Pulley and Mill-gearing 


Rail Bonds. 
Forest City Electric Co. 


Railway Signals. 


Saxby & Farmer. 


Reducing Valves. 
Royles Ltd. 


Regulators. 
Sturtevant Eng. Co., Ltd. 


Resistance Apparatus. 
Monte Callow & Co. 


Rheostats. 
British Thomson-Houston Co., Ltd. 
Consolidated Teleph. Con, & Mfg. Co 
Geipel & Lange. 
Stewart Elec. Synd., Ltd. 


Screws. 
Consolidated Teleph. Con. & Mfg. Co. 
Davis & Timmins. 
General Electric Co. 
Ross, Courtney & Co. 
Veritys, Ltd. 


Searchlights. 
British Schuckert Electric Co. 
Johnson & Phillips. 


Slate. 
Jones, Inigo, & Co. 


Stampings, 
Harris, A. E., & Co 
Jenkins, R. 
Veritys Ltd. 


Dore & Co. 
Metallic Seamless Tube Co. 


Steam Valves. 
Royles Ltd. 


Steam Traps. 
Haigh, W. B., & Co. 
Royles Ltd. 


Stokers. 
Erith's Engineering Co. 
Proctor, J. 
Triumph Stoker, 


Superheated Steam Engines. 


Easton & Co., Ltd. 
ir ends Lawson Coombe Barbour, 


Superheaters. 
Easton & Co., Ltd. 


Switchboards. 


British Schuckert Electric Co, 
British Thomson-Houston Co., Ltd. 
Brush Electrical Engineering Co. 
Consolidated Teleph. Con. & Mfg. Co. 
Electrical Transmission Co. 

Ferranti Limited. 

Foxcroft & Duncan. 

General Electric Co. 

Heaton & Smith, Ltd. 

Johnson & Phillips. 

Lahmeyer Electrica] Co., Ltd. 
McGeoch, W., & Co., Ltd. 
Veritys, Ltd. 

Witting Bros., Ltd. 


Switches. 


British Thomson-Houston Co. 

Brush Electrical Engineering Co. 
Consolidated Teleph. Con. & Mfg. Co. 
Elec. & Ordnance Acces. Co., Ltd. 
Electrical Transmission Co. 

Marryat & Place. 

Sturtevant Engineering Co. 
Waltham Engineering Co. 


Telephones. 
Berliner Teleph. Mfg. Co. 
Consolidated Teleph. Con. & Mfg. Co. 
Croggon & Co. 

Ericsson, L. M. & Co., Lid. 

General Electric Co. 

Veritys, Ltd. с 

Western Eleotric:Oo. 


Tools, &c. 
Easterbrook, Alloard & Co. 
Milnes, H. 

Newbold's Machine Tool Co. 
Nurse, C., & Co. 

Phillips, J., & Co. 

Reiss & M 


Selig, Sonnenthal & Co. 


Tangye Tool & Electrical Co. 


Tramway Suppiles. 
Blackwell, R. W., & Co. 
British Thomson-Houston Co., Ltd. 
Brush Electrical Epginesring Со: 
Consolidated Teleph. Con. & Mfg. Co 
Dick, Kerr & Co. 
Easterbrook, Allcard & Co. 
Electrical Co., The. 
Elec. Rly. and Tram Carriage Works. 
General Electrio Co., Ltd. 
McGeoch, W., & Co., Ltd. 


Transformers. 
British Thomson-Houston Co., Ltd. 
Brush Electrioat Engineering Co. 
Crypto Works Go., Ltd. 
General Electric Co. 
Johnson & Phillips. 
Lahmeyer Electrical Co., Ltd. 
Veritys, Ltd. 


Turbines. 
Gilbert Gilkes & Co. 
Gordon, James, & Co. (Leffel) 
Steiger, A. 


Varnishes, &c. 
Edison & Swan U.E.L. Co. 
Crane, Fred., Chemical Co. 
Koch, J. C. 
Btandard Varnish Works. 


Ventilating. 
Belliss & Morcom, Ltd. 
Keith, Jas., & Blackman Co., Ltd. 
Sun Fan Co., Ltd. 


Vulcanite. 
Carson & Evans. 
Harburg I. R. Comb Co. 
Scottish Vulcanite Co. 


Weighing Machines. 
Avery, W. & T., Ltd. 


Wire (Covered). 
Anchor Cable Oo., Ltd. 
Рнизы Insulated and:Helsby Cables, 
Connolly Bros. 
Dennis & Oo. [ 


Glover, W. T., & Co. 

Henley's, W. T., Telegraph Works Co. 
Johnson & Phillips. 

Liverpool Electric Cable Co. 
London Electric Wire Co. 
Macdonald & Co. 

MoGeoch, W., & Оо.. Ltd. 
Northern Electric Wire Co. 
Nussbaum, G. A. 

Rickard, W. 

Bt. Helens Cable Co. 

Union Cable Co. 

Unsworth, G. B., &'Sons. 
Veritys, Ltd. 


» 


Wire (Uncovered'. 
Back & Manson. 
Bolton, T., & Sons, Ltd. 
Davis & Timmins. 
Electrical Co., The. 
Maguire & Baucus. 
Ramsden, Camm & Co. 
Smith & Co., F. 


Wire Covering Machinery, 
Barraclough, Thos. 
Johnson & Phillips. 
Moesch & Schmidt. 
Rittershaus & Blecher 


Wirlng Systems. 
Conduit and Insulation Co. 
Howard Conduit Co. 
Mavor & Coulson. 
Simplex Steel Conduit Co. 


Wood Casings, &c. 
Beecroft & Wightman. 
General Electric Co. 

Harris, J. F. & G. 
Veritys, Ltd. 
Vigers Bros. 
Young & Marten. 


—— — 


Miscellaneous Announcements relating to Situations, Articles for Sale and Wanted, c, appear on Sup. 23, бе. 


LARGEST STOCK IN LONDON of 
ELECTRIC WIRE CASING AND CAPPING, 


Moulded from Best Quality 
American Whitewood. 


FREE DELIVERY IN LONDON BY 
OWN TEAMS. 
COUNTRY ORDERS 
DELIVERED FREE 


, | Size of Price 
Width. Grooves. у 
| Net. | 
ljinch | inch 2/2 | 
1 LAJ * 2/6 | 
| 


White Enamelied Casing and 
Capping: 
In., 12/- per 100 feet. 


АУ, 


Price, 
per 100 ft, | per 1000 ft. 


х 
o*. 


TO LONDON 


RAILS. 


UPON APPLICATION. “<< 


ELECTRIC WIRES & 


SAMPLES 
FREE 


VULOANISED INSULATION 600 MEGOHM GRADE. 


- б, 


- 


ae W. 7 а 8 


G 


3/25 &7 Gs. per mile; 9/8 per 110 yards. 


o@ 


i —— 


Size 8..0. - - 1/20 118 116 322 8 7?» 7 їз тє 7m — 19/8 — 19/06 
Pries per mils - £8 16. £10 — £12 158, 211 10s. А, Woe eit 4s 423 10s. ass ud 160. ga 7 ens 
8 yds. 11/- 18/- 16/8 15/- 18/9 22/6 31. 48. 69. 87%, 91/6 1085 / 


‘a . 
л» "E 


| 


— — — — 
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LARGE AND WELL ASSORTED STOCK KEPT OF 


ALL HIGH VOLTAGE WIRING SUPPLIES / 


Latost and Most W Pattorns. 


LOWEST PRICES FOR 
-~ THOROUGHLY GOOD AND 
RELIABLE ARTICLES... 


y yy - ELECTRIC 
M "utu T FITTINGS 
SWITCH ES 

aad . SWITCH BOARDS. 
See Our New Pattern HV HY Fuse Board. 


BEST TYPE ON THE MARKET. 
ЫҸ 
GUERRERO ый сс „сг т.» 


Speciality: Best British 
Manufacture. 


ACTUAL 


Also MAKERS of 


^ Electric Bell Fittings, Telephones, Lightning Conductors 


J LATEST CATALOGUES POST FREE ON RECEIPT OF TRADE CARD. 


, Works: 230, UPPER THAMES STREET, LONDON, E.C. 


ELECTRIC LIGHT —— 


To Suit all Styles of Decoration. 
A FEW OF THE LATEST PRODUCTIONS IN CHEAP SPIDER FITTINGS. 


NOTE PRICES. 


E 135—5/6 | e E188—8/- 
Subieot to Trade Discount. 


Manufacturers of Everything Connected with the Electrical Trade. The Trade only Supplied . i 
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FARADAY & SON'S 


Electric Light Fittings. 


xx 


IN PICTURESQUE & CLASSIC FORMS. 


Showrooms & Works (Extended) 
2,3 & 4, BERNERS ST., OXFORD CIRCUS, 
W. 


Instrumen 3 үзү ү жыны, ‘working Тыз erent im ^ оташе ement, е her with Supplemen eatery automatic Train А s ri 
ташар f Rene: (dle pov коше! lj Herodis са uee o on 5 hr lp creda Poe pores кта ани»; atents granted or да ae Den 
SAXBY & FARMER, Ltd. нау Signal Contractors, гна burg Road, KILBURN, LONDON, N.W. 


Manufacturers of Ratlway Signals, Cabins, Interlocking Levers, Block Instruments, and Signal Work of every deseription, Electrical and Mechanical, 1119 
Coen ае ——— — ˙ ˙.—— — — 


INCANDESCENT 
LAMPS 


It ia to be carefully noted that NO 
PLASTER is used to fix the Caps to our 
Lamps. The Fixture is made by proper 


mechanical means, involving much extra cost 
in manufacture, but rendering the Lamps 
‘damp and steam proof. 


em EM 
ELECTRICAL IN TERLOCKING. ORYSTAL PALAGM, 1899. 
| 
| 
OVER 
TWENTY 


YEARS' 
EXPERIENCE 


QUALITY 


LOW VOLTAGE. RIG f ] j HIGH VOLTAGE. 
| | 


Send for List to 


THE BRUSH ELECTRICAL || 
ENGINEERING CO LD | 


VICTORIA WORKS, BELVEDERE ROAD, LONDON, SE 
(South End of Charing Cross Footbridge.) 


BOILER MOUNTINGS 


AND 


VALVES for all purposes. 


Order “HOPKINSON’S Own Make.’ | 


CATALOGUES POST FREE. 


J. HOPKINSON & CO., LTD., Huddersfield. 


Showroom & Depót:—165, Queen Victoria St., LONDON, E.C. 
Teledrama: 6 Hopkinson, Huddersfield,” ‘*Walwestem, Londons.” . 4 


# 7 
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E. p СЗ STORAGE | 
al aw. BATTERIES 


Are Guaranteed to Work 


EFFICIENTLY, ECONOMICALLY 


and 


AUTOMATICALLY 
WITHOUT 


the use of 


EXPENSIVE AND COMPLICATED BOOSTERS 


. Ned 


Thousands of Cells in Successful Use. 


Some of the Larger Power Statlons In GREAT BRITAIN 
where E.P.S. BATTERIES are used: 


Aberdeen Corporation ... .. 3 Batteries Great Yarmouth Corporation 
Alloa Hornsey District Council .. 2 Batteries 
Ayr Corporation Ilford T n 
Barnsley Corporation id ; 

| | Liverpool Corporation  ... 19 Batteries 
Birkenhead Corporation S Batteries Liverpool Overhead Railway 
Birmingham Corporation .. 5 Batteries Metropolitan Elect. Supply Co. 
Blackburn Corporation... ... 2 Batteries Midland Railway Co.  .. 4 Batteries 
Bradford Corporation.. 2 Batteries Newcastle Corporation ... 3 Batteries 
Brighton Corporation | Newport Corporation 
Bristol Corporation 2 Batteries Norwich Corporation . 2 Batteries 


Nottingham Corporation .. 2 Batteries 


Underground Elect. Railways 
Co. of London. 


Broughty Ferry Dist. Council 
Cleckheaton Dist. Council 


Crystal Palace Supply Co. .. 5 Batteries Walsall Corporation... 3 Batteries 
Dublin Corporation Whitehaven Corporation 
Falkirk Borough id .. 2 Batteries Wigan Corporation 


THE ELECTRICAL POWER STORAGE CO., Ltd, 


4. GREAT WINCHESTER STREET, LONDON, E.C. 


December 26, 1903. 
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IRON-CLAD MOTORS  — 


Dust-Proof or Ventilated, All Sizes: 
DIRECT CURRENT DYNAMOS 
For Belt Driving or Direot Coupling. 


ALTERNATORS —~ 


Single-Phase or Polyphase. 


i 


~ lo { , 
2 | B a. М 


, А * ^ № p Е 
м тьма теч) ма: ат: 


VIEW OF WORKS. 


REOENT GLASGOW EXHIBITION. 


200-KW., 5000-volt three-phase Alternator coupled direct to Hick Hargreaves Engine. 76-KW. Motor Generator: 8000-volt. 
synchronous alternating Motor, 300-volt D.C. Generator supplying Exhibition mains. Both above sets for sale. 


Multipolar Generators for direct coupling, as supplied to, or on order for, the following Corporations:—Accrington, Farnworth, 
Lowestoft, Motherwell, Rhyl, Wallasey, Wrexham, Long Eaton and Gravesend, and many manufacturing firms. 
Dynamos and Motors up to 100 Н.Р. made to stock in large quantities, interchangeability guaranteed. Catalogue on application. | 


THE LANCASHIRE 
DYNAMO & MOTOR Co., Ltt, 


Offlooe and Werks: Trafford Park, Manchester. 
Telegrams: ‘“‘IROROLAD, MANOHESTER.” 


/# / 
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“SENTINEL” 


HIGH-SPEED ENGINES. 


MADE IN STANDARD SIZES, SIMPLE, 
u COMPOUND OR 
10--1500 Н.Р. TRIPLE EXPANSION. 


— ` w^ 4 zè T + . 
d : Ad 
T е 1 - À at 
Y : E ШИ: ca | ' 4 
vU А ya * LLEVE МАС Е.ДА ' i 
, y- | KAN асыр» (3 [| . a 
А v ia A 


J50 H. P. SENTINEL” COMPOUND ENGINE, CLASS Ш. G, 


A8 SUPPLIED TO 


BURTON-ON-TRENT CORPORATION. 
Steam Consumption 18 Ibs. per B.H.P. Good Governing. 


These Engines have proved themselves to be highly economical, silent in 
| running, excellently governed, and practically free from wear. 


ALLEY & MACLELLAN, 


ENGINEERS, GLASGOW. 


Also at 28, Victoria Street, LONDON. Also Sales Agencies at Liverpool, Manchester, 
Newcastle, Birmingham, Sheffield, Cardiff, Bristol, Belfast, Dublin, &c., &c. 
Telephones:—Corpn, Z 173. Nat. Tel. 678. 


Telegrams: “ALLEY, GLASGOW.” 
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JANDUS SINGLE GLOBE 
ENCLOSED LAMP. 


BRILLIANT LIGHT. 


NO SPRING TO HOLD 


UP GLOBE, 
— — BREAKAGES THEREFORE 
Ni PRACTICALLY NIL. 
LONG LIFE. 
FIREPROOF COILS. EASY TO TRIM. 


SEND FOR NEW LIST. 


oe 


Lieerat Discounrs ro rue T nant. 


"e wu wo 


SOLE AGENTS FOR THE 


JANDUS ARC LAMP & ELECTRIC 


Co., LTD. 


DRAKE & GORHAM, Ltd., 


66, VIC TORIA EE Т, WES TINS TER, S.W. 
Telegrams: ACCUMULATOR, Lonpon."’ 


Telephone: 71 and 899, Westminster. 


And at 47, Spring Gardens, MANCHESTER ; Baltic Chambers, 50, Wellington Street, GLASGOW ; and 
Westminster Chambers, East Parade, LEEDS. 


Sub-Agents Lamps for the North : — 
ROBERT BOWRAN & CO., 
3, St. Nicholas Buildings, 


Tel Ne 
ae Paleari ewcastie-on-Tyne. 


Sub- Agents for Jan the Midlands : — 
THE ELECTRICAL ар SUPPLY, Ltd. 
Cornwall Buildin 


Tel = Cornwall St. Birmingham. 
Motors, gier у P 
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D. BRUCE PEEBLES 


Offices :—London—$9, Victoria Btreet, Westminster, 8.W 


Glasgow-—39, West Campbell Street. | 
Cardiff—Royal Chambers, Park Place. a 
Newcastle—13, Westgate Road. | 7 


Manchester—14, College Land. 


Telegraphic Address:. P EEBLES, LEITH." | TAY WORKS ED | М BU RG H 
y E | 


n. м, 
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ELECTRICAL DRIVING APPLIED 
TO PAPER MAKING: 
| MOTOR-DRIVEN CALENDER. 
& @ 9 | 
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IMPORTANT REDUCTION IN PRICES OF 


P. STORAGE BATTERIES 


EASY TO HANDLE. NO TROUBLE. LONG LIFE. 


api 
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View of the Company's Works at Bakewell. 
Water-wheels of 150 H.P., Marshall Condensing Engine 140 н. Р., Willans Engine 120 H.P. 


For COUNTRY HOUSES and for GENTRAL STATIONS. 


The result of 15 years' working experience, including the latest | 
Continental practice. | 


Cells for low rates & cells for high rates of charge and discharge. 


The extensions of power having now been completed, the Company are in a position to still further increase thetr 
output, with a corresponding reduction in prices. 


SEND FOR CATALOGUE. 


SOME RECENT UNSOLICITED TESTIMONIALS. 


"4 years ago you supplied us with a D.P. Battery which has not been touched since: please 
inspect. (Result of inspection—Found in perfect order.) 


“It gives us great pleasure to say that this battery has since (4 years ago) worked continuously 
without the slightest breakdown or repairs.” 


me D.P. BATTERY CO.. Lr. 


Registered Offices: GLASGOW OFFICES: 


11, Victoria Street, Westminster, London, S.W. care chamaers, so, wou streer. 


Telegrams :—‘‘ CuMULOosE, Lonpon.” Works :—LUMFORD MILLS, BAKEWELL, 
Telephone :—291 Westminster. | DERBYSHIRE. 


THE ELECTRICAL REVIEW. [68] xxvii 


SELIG, SONNENTHAL & CO. 


PATENT aoe ee with Automatic Feed. 


f December 26, 1903.] | | 
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ELECTRICAL STREET RAILWAY 
DRILLING PLANTS. 


F or Tram Rails. 


„HERCULES 
Patent „үө. СОВ 


| THE "SUNDALE" 
| т, Duplex Lever Punches. 


E aA qim AU Á 


T 
АР ü papei = „ 
Ni 4 у ы 
- — 7 AN 
i 4 IQ Н 
4 | 


Exert a verv 
powerful and 
equal grip. 


THE “SUNDALE” 
Improved Portable Rail 


Sawing Machine. 


nt is fixed direct to the rail, ensuring . 
reliable hold, and is furnished with © 
double flanged trolley wheel, making 
the apparatus extremely portable- 


— —Eäj4 . — — 


Improved Earth The ' Р 'SUNDALE x Circular Cold Sawing Machine. | The "EASY" 


Borers š Indispensable for repairs Bolt 
For Boring Holes for.— on permanent way, will 
cut steel rail in about А 
€—L-- ag ——— fifteen minutes. Clipper 

For Bolts 
up to 2”. 

Telegraph Posts, Also made 

Electric Wire Standards, with a ; 

Posts for Fences, || Scaffolds, &c., Insulated 
handles, 
and for 
Electrical 
work up 
to 1i" diam. 


m —- 


Invaluable where a greatnumber 
of holes have to be bored. 
Great saving of time 
and expense. 
Minimum disturbance of ground. 
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IMPROVED 


EDGEWISE 
__ GRIP-CONTACT 
33 SWITCHES. 


This Series of Switches with com- 

bined Automatic & Hand releasing 

device of Special Design embodies 

the most advanced practice in this 

class of apparatus. | Overload Type—Open. 


Made with— ; 
Maximum or Overload Device. 
Mininum үз 
Reversed Current T 
Max. & Reversed Combined Device. 
Max. & Minimum 33 $5 


Send for Prices and Particulars to 


Dorman 4 Smiti, 


First-Hand Manufacturers of all kinds of 


SWITCH AND CONTROLLING GEAR. 
HEAD OFFICE 


ano wow: ОЗА] Electrical Works, Salford, MANCHESTER. m | 
London Office: 94, CHARING CROSS ROAD, W.C. 5 
| Also at 56, MARGARET ST., SYDNEY. 


Rb oc 


—3 И. 


-———-— ee Oe 


"ww 
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MADE a CARBON 
UNDER OUR TH E ON LY MAKERS — 
SINGLY 
MASTER THE WELL-K NOWN At 3 amperes on 


| | 200 to 250 
MENS. ANE. I. DAWY m 


| P 


Write for Particulars to 


| Office: CROWN BUILDINGS, Apos 
f U 9 62, Old Broad Street, Londom, E.C. | 


| X Manchester and District— Glasgow and District 

| 8 p A. G. BROWN, JOHN F. MACDONALD, ч ^ 
| 8 49, Deansgate. 65, West Regent St. — 
| Newcastle and District— i 

ALAN ROBSON & CO.. 8, Eldon Square. | 


“WATSON” PREPAYMENT ELECTRICITY METER. 


FOR ALTERNATING AND 
CONTINUOUS 
CURRENTS. 


| NO MERCURY 
| CONTACTS. 


NO SHUNT CURRENTS 


NO LIOUIDS. 


NO PERMANENT 
MAGNETS. 


NO APPRECIABLE FALL. 
IN VOLTS. 


PERFECT CONSTANT 
ZERO. 


PENNIES OR 
SHILLINGS. 


INDISPENSABLE WITH 
FREE WIRING. 


DS 


1000 METERS ALREADY 
IN USE. 


The ROCHDALE ELECTRIC CO, Ltd., 


Manufacturing Electricians, 
Works: SHAWCLOUGH, ROCHDALE. 


Telegrams :—" Босирлги ELEOTA:0, ROOEDALB.' National Telephone No. 881. 
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 BROWETT, LINDLEY & 60., L lu. 


PATRICROFT, MANCHESTER. 
MANUFAOTURERS OF 
Compound sd High-Speed Self-Lubricating 


STEAM ENGINES | 


AM E i EE 


| In Standard Sizes from 40 to 5000 H P. 


Т ТАТАТ АТАТ 


AS AT PRESENT BEING 
BUILT РОВ: — · 


Birkdale, Beckenham, Garston, 
Hull, Hernsey, Hendon, Kirk- 
caldy, Lowestoft, Long Eaton, 
Llandilo, Merthyr, Middles- 
brough, Rochdale, Rothesay, 
Reading, St. Pancras, Salford, 
Sheffield, Sheerness, Swindon, 


| 
] 
| 
| 
| 
| 
| 
&. 
| uo Ng uP uf Nu RuPSPNARUPVPNIISSUP 


Ф 


ACCRINGTON CORPORATION—200 Kw. PLANT. 


Sub-Lloensees to Messrs. Easton & Co., Ltd., for 
Tho SCHMIDT PATENT SYSTEM FOR DEALING WITH 
HIGHLY SUPERHEATED STEAM. 


LONDON OFFICE: 6, OLD QUEEN ST., WESTMINSTER, S.W. Representative for Scotland : JOHN A. RUDD, 
| 177, West George St., Glasgow. 


t. e —— — . RR RR M 


„„ LT mc Tr DEL n M ree es a = аа аз -- - - — — — . — — ——ñ— — ———— — 


MATHER « PLATT, Lo. 


(Into which is merged DOWSON, TAYLOR & C0.), 
MANCHESTER & 14, Victoria St., LONDON, S.W. 


Ф 
Ф 


STORAGE 


— — — —— — ä—mœͤ4 


BATTERIES | GRINNELL SPRINKLED 


MEXBOROUGH WYNYARD PARK Perfect protection for Railway 


DEVONPORT ESCRICK PARK Carriage and Wagon Works, and all 
LEVENSHULME BLACKPOOL GARDENS § Classes of Engineering Risks. 
DARTFORD TALGARTH ASYLUM 


WORCESTER SWARLAND HALL EFFECTS A LARGE SAVING IN INSURANCE. 
BARNSTAPLE SELABY HALL VVV | 
ELLAND BIDDICK HALL Apnroximatoly 5500 Fires Extinguished, 


. SALTBURN SHOTTON HALL AVERAGE LOSS, about £50. 
OBAN DINSDALE HALL 
S.Y. “ERIN ” PLAISH HALL 


— ARMOURED FIRE DOORS. | 
ASHMORE, BENSON, PEASE & C0., Ltd., e 


STOOKTON-ON-TEES. ATIONS 
Agent for Scotland :—Mr. J. GRAY, Waterloo Chambers, STEAM HEATING INSTALL 


19, Waterloo Street, Glasgow. OF EVERY DESCRIPTION. 


Agents for Newoastie-on-Tyne :—Messrs. В. BOWRAN & CO.,. 
High and Low Pressure.—Vacuum 505100. 


3, St. Nicholas Bulldings. 
"Ач ү 


oN 


4 [5] 
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“CRYSELCO” 
LAMPS. 


EFFICIENCY AND LIFE. 
EVERY LAMP GUARANTEED 


MAMUFACZTURED BY 


CRYSELCO, Lro. 
AT THE KEMPSTON WORKS, BEDFORD. 


ELASTIG CLUTCH or COUPLING 


(PAT E N'T.) 


p 
Е 
gs 


Suitable for High or LowlIspeeds. 
Made also as Fast and Loose Pulley. | 
Specially applicable for Electrical Work. 


OVER 100,000 H.P. AT WORK. 


OOWLISHAW, VALKERE & 00., LT.. 


Engineers and Ironfounders, 


ETRURIA, STOKE-ON-TRENT. 
AGENTS WANTED WHERE NOT ALREADY REPRESENTED, 


P b 
A ^ Ss 
$ 
ra ito t. v ЕУ-а Е 
“ i 
" "T2 Ge y АА 11 y `+. M, - 
um - e ee UN e 1 
(Г! rc > 
5 | a > ea Ж ^ 234 m 
п de T . Е: "a 
T ` N " 28 PE 
M. - каш. А d 
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Moore Park иш Works, GOYAN, uM 


DRY-BACK BOILERS 


NOTED for High Efficiency, and for 
Great Economy in Up-keep. 
L. BURNET & CO., have made a Speciality of these Boilers for 
many years, and offer them for all pressures up to 
250 Ibs. per sq. in. 


FEED BEATERS. 


= = : = Еа Our “Patent Century" Type. 
56 eS Hass — 
INQUIRIES AND CORRESPONDENCE SOLICITED. 


_===< з 


| 


iN 
il 
MH 
T] 


90 
| 


Telegram i s—** BURNET, GLASGOW. dd 


J. C. KOCH, 


VARNISH MANUFACTORY, Founded in 1842. 
RIGA, RUSSIA, 


ALL KINDS OF INSULATING VARNISHES 
OF THE MOST DURABLE QUALITY: 


will stand the Highest Tension (up to 13,500 Volts) for isolating all parts of 
Dynamos, Motors, &c. 
Special Acid Proof Varnishes for Accumulatovs. 
Coloured Varnishes for Incandescent Lamps (for ' illuminations). 
White and Coloured Dull Surface” Varnishes for Ditto. (Noveity). 


Samples and Offers (Oarriage Paid to any Part of England) on Application at 
tho Manufactory’s Offioos in Riga, St. Petersburg, Warsaw, TR O., Soydeistrasse 6 
(P. Grabow), and París, Boulevard Barbós 33 (Е. Pignot). _ | 
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REISS & MARTIN, А. G., i CTE ADH" 


BERLIN. 8, LUISEN UPRE 6 
оо» 


Established 7873. 
ENGLISH-MADE | 


Electric Lamps) | 


ARE THE BEST. 


ee eno 


Makers of Every Description of 
HIGH-CLASS MACHINES and TOOLS for SH. . T-METAL. 


SPECIALITIES: 
SINGLE ACTION POWER PRESSES, 
ADJUSTABLE POWER PRESSES, | 
DOUBLE ACTION PRESSES. 
CUTTING, DRAWING and STAMPING 
PRESSES. 


Foot and Power Power Squaring 
Shears. 
Automatio Machinery for 
Special Purposes. 


Catalogues and Full Particulars 
an Application. 


NEW BROTHERTON TUBE Co., Lu. | Ї 


COMMERCIAL ROAD. WOLVERHAMPTON. 
te — 


ENAMELLED STEEL 


CONDUIT TUBES AND FITTINGS 
ron ELECTRIC WIRING. 


All interested in Electric Wiring should visit our 
Stand (No. 101) at the Wolverhampton Exhibition. 


NEW COMPLETE ILLUSTRATED LIST 
SENT FREE CN APPLIOATION. 


22 SE I Ee == КЫЬЫН ae 
Stores & Office at VICTORIA STREET, WESTMINSTER. 
NEW BROWN 8T. MANCHESTER. 
100, PITT STREET, GLASGOW. 
80. RUTLAND STREET. LEICESTER. 


Also ки of Tubes & Fittings for Gas, Steam and Water. | 


The Rew 
‘ARC LAMP" Holst. 


A amal) hoist with 
detachable handle, ratchet 
and brake, specially de- 
signed for Aro Lamps,” 
but equally applicable to 
any light weight that re- 
quires to be left suspended. 

When the handle is 
taken away the hoist is 
locked. 

Size, 5° by 6” by 7. 

Weight, 20 lbs. 


n i ПР 

| Special terms tothe - 
| | | n 5 | Trade and large p 1%. 6d. 
ME Consumers. өз 28. 6d. extra. 


ABBOTT & Ce. (Newark), "t 


wr S — 2. 


ANC 


"BLAN KS 9 


HIGH | VOLTAGE 
.. LAMPS 


UP TO 250 VOLTS. 


ALL OTHER VOLTAGES & ALL CANDLE POWERS 


NO METAL SHACKLES REQUIRED. 


— m 


FILAMENTS SHORT AND SELF-SUPPORTING. 


pue) гей SIYEN L-G 0) 9-0 IO бооно VE Se SOPULI Q9 pur ZE ‘OL ‘ UI ‘SHOA ONE 07 007 


NATURAL SIZE. 200 to 250 volts, 8 aad 16 C.P. 


WRITE FOR PRIOE LIST TO THE 


m AHLERS ZURICH INCANDESCENGE LAMP 


COMPANY 
| WHITLEY BAY | 47, Victoria Street, LONDON, S.W. 


Factory: SANDYOOMBE ROAD, KEW GARDENS, В.И. 


J 
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| SIEM ENS. Electric Lamp 


For PHOTOGRAPHIC DARK ROOMS. 


| 
OWADAYS red-coloured electric pcs are largely used in the dark rooms of photographers, their convenience, | 
as compared with gas or oil lamps, being very great. One of the drawhacks to the usual red-coloured lamps, | 
however, is that when a white light is needed, one has to have either an ordinary incandescent lamp at hand 
to substitute for the red one, or otherwise to have two lamps installed, one red and one white, with their respective | 
switches in the dark room. Red lamps, too, are of course much dearer than {Ме ordinary white ones, so that their 
; renewal may become a costly item. In the new lamp photographers will find a useful combination of a white and | 
| red lamp. The lamp itself (fig. 1.) is made with a colourless cylindrical transparent bnlb, the exterior of its socket 


| Fic. 1. | Fic. 2. Fic. 3. 


being screw-threaded. Fig. 2 shows a red-coloured glass bulb of the usual form, the open end of which is fitted with 
& screw-threaded piece, by means of which it can be quickly fixed over the white lamp, as shown in fig. 3. Thus 
the new lamp can fulfil all the functions of the usual two lamps, as, when a white light is required, all that need 
be done is to remove the outer red bulb. There‘ is, also, the additional advantage that, when the lamp requires | 
renewal, it is only necessary to purchase an ordinary white one of cylindrical form. The lamps are made with both 
fcrew and bayonet methods of socket attachments and for various voltages and candle- -powers. u 


"He 


Ju SIEMENS ELECTRIC APPLIANCES, Ltd. 


dinum 61-62, Watling Street, Queen Victoria Street. 
' '  Stores-i, Queen Wictoria Street, London, E. C. 


36 ILLUSTRATIONS. 2s. 64. POST FREE. 


OZONE : Its Commercial Production and its Applications. 
BY EMILE ANDREOLI. 


eee 
OONTENTS.—PBunsca and pg hoa aad ir rie ir From Behonbein to W. Sigmons, D». Werner Biemens, 1857 
| Н 1888; Ladd and the yield of Озове, Housean, 1873 know ig изе сава 


Ozone; Boillot, 1978—the Ozonisation of Air; 1878—Osone preserves hable . uids ; са 

, and oth oth 5 rin Brothers, 1886; ii eis 

brandies ogonised; Dr. de Vars, 1889, and Berthelot ; ente on ‘the T Er Béguy—More glass tube ogonisers : vinee sad 

bd and Р. Oudin, Medical Ososisers; , Girerd Inhaler and’ Ease Tesi, Dr. Fröhlich, his 

Mie [d 22 1852 6 eite . Korda, 1893; Andreoli, 1898, commercial uction of Onone; 
EE ызасы: Ом, spirita; — and applications; Bleaching; Oils oxidised and bleached; cation of water ; 

Onidatien of га | disinfectant; Osone and cholere ; Ozone judged by the German Sanitary Board ; 

Bibliegraphy ; — inde 


H. ALABASTER, GATEHOUSE & CO., 4, Ludgate Hill. London. 


CLOTH. POST FREE, 7s, 6d. 


AREA ed Magnetism: 


AN | cans TO THE DESIGN OF ELECTRO-MAGNETIC APPARATUS. 


By J. A. KINGDON, B.A., formerly Math. Schol., Pemb. Coll., Oxon. 
75 ILLUSTRATIONS, MANY ORIGINAL; SEVEN TABLES. 


‘OONTENTS.—Chap. I., General Princi of Magnetism; Ohap. IL, The Electromagnetic Чана; Ohap. III., Magnetomotive Force of 
Ourrení; Ohap. IV., si Traction ; p. V., Generation of lectromotive Force; Chap. VI „ Qualitative ir Ohap. VII., 
Ohap. XL, 


The Alternator; Ohap. VIII., The Dynamo; Oha IX., Magnete and Magnetic Leakage ; Oha X. Oommutators and 
ysteresis and Heating ; Ў XII, e Flux, Ohap. XIII, Electromotors ; Oha hase Our- 
rente and Fields; Ohap. XV., Magnetic Measurements ; Ohap. XVI., Oalculations in Inch Measures. Aio deo I IT ons of 


Fundamental, ved and Blectromagnetic Unite; Il.. Symbols Formals. 


H. ALABASTER, GATEHOUSE & СО. 4, LUDGATE HILL, LONDON, E. C. 
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E. Н. CRIPPS, fra 000078 4c, 
METER BOARDS =. 


for ELEOTRIC LIGHT MAINS 
WITH INSULATORS. 


Contractor to some of the Principal 
County Boroughs, dc. 


161, KENNINGTON ROAD, and SHIP LANE, 


LONDON, S.E. 


—VULCAN — 


PORTABLE & SWITCHBOARD 


RECORDERS 


AMMETERS VOLTMETERS 
WATTMETERS 


for 
ALTERNATING and CONTINUOUS 


CURRENT. 
= 


WARD&COLDSTONE, 


45, Dutten St., Strangeways, 
Telephone 1969. MANCHESTER. 


THE BEST 


"e VOLTAGE — 
РДМ FUSEBOARO, 


giza 


GEIPEL & LANGE, 


PARLIAMENT MANSIONS, 


WESTMINSTER. LOW PRICE. 
. 
| | STRONG MECHANICAL 
INSURANCE OF ELECTRICAL PLANT. CONSTRUCTION. 
ICALLY 
Law Accident Insurance Society, wae 
Limited, 
Head Office: 215, STRAND. Every Maker claims 
Authorised Capital - - £1,000,000 the Best, 
Subscribed Capital. £917,615 We LEONE 


Our füseboard is well 
made, of handsome 
appearance, and is 
being specified by 
leading consulting 
engineers. A proof 
of its merit. 


INSURANCE and INSPECTIONS | 


DYNAMOS, MOTORS, GAS, OIL and | 
STEAM ENGINES, BOILERS, ELECTRIC | 
and HYDRAULIC LIFTS. 
INSPECTIONS BY EXPERT ENGINEERS. 
Prospectuses and Rates upon Application. 
CCC 
Electric Light Cable & Wire Stranding Machinery. 
Slik, Cotton and Rubber Covering Machines. 
Braiding Machines. Cord Making Machines. 
Winding Machines. Wire Spoollng Machines. 
Measuring Machines. Vuicanizing Plants. 


HEMP GORD ROPE LAYING MAOWINERY. 
G. Stein. 
Berlin 0., 27. 


Adopted by the lead- 
ing contractors. 
Price per D. венн Completo, 2s. 7d. 
LIBERAL TRADE DISCOUNT. 


e n a 
Fuse-cLie or DisrmiBUTION Bosra.” 


LONGEST BREAK. SMALLEST CASE. 
For Full Particulars & Prices, List om Application. 


MANUFACTURERS OF SWITCHBOARDS and ELECTRICAL ACCESSORIES 
OF EVERY DESCRIPTION. 


WARD & GOLDSTONE, 
45, Dutton Street, Strangeways, Manchester, __ 


General Agency for Great Britain and Colonies: 

Ed. Brand, Broad Street House, New Broad Street, 
СЕ сон iain 

x  Telegraphio i c FIERE 


€ — — — —— — — — — —— — 
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Tuc NEWTON ELECTRICAL WORKS, (то. 


TAUNTON, ENGLAND. 


Telegram :s—*' ARC.” Nat. Telephone: No. 9. Codes AI. ABC amd Liebe,r’s. 
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MAKERS OF E ALSO . 
GENERATORS The “A.B.” Patent 
FOR POWER, LIGHTING. Gas & Oil Engine. 


AND TRACTION. 


SWITCHBOARDS, - - 


AND THE 


* MAWDSLEY " НЕЕ: 
- - PATENT MOTOR, ^. = 


HIGHEST AWARDS. 


Simplloliy, Durability and Con- 
sumption guaranteed. 


SWEDISH CHARCOAL IRON SHEETS BARS RODS "UMS 


AND STAMPINGS. 
B TURNER BRO 134, UPPER THAMES ST., 
vw хо кии; 
Discs over 6 feet diameter 


11 tee eka Mac Slabs, Bers 
e Ro Telegraphio Айгера! ' Вникттвои, LONDON.” Бе ЫЛАН 1870. 
MILD STEEL CASTINGS FOR ppm MAGNET STEEL FOR TELEPHONES, spe tie, 


IMPROVED 


ELECTRICITY 


Fra NTERMATES 

fÆ NW 157647 2% 
doo vors io AMPERES "TN 
S PERIODICITY 50 PER SECOND д, 


ALTERNATE 


METER 


FOR 


CURRENT 


SMALL INSTALLATIONS. 


STANDARD SIZES - - - 3, 5 and 10 AMPERE. 


RAITON&C9 
: WESTERN WORKS, HYTHE ROAD, WILLESDEN JUNCTION, N.W 
THE SUPPLY & ERECTION OF 


STEAM PIPES ETC. 


LIGHTING & POWER STATIONS 
OUR SPECIALITY... | 
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„= UMPIRE 


“=. STORAGE 
= BATTERIES 


= CENTRAL 
STATIONS 


VISIBLE 
SOLE MANUFACTURERS & PATENTEES : 2000 AMPERE HOUR CELL. 


CELLS. 
61, Chandos Street, Strand, 
SUTHERLAND & MARCUSON, LONDON, WC 
Teleg. Address: UMPIRE, Telep.: Post Office 8578. 


GENERATORS. 


The illustration 


Ao ерли LEE — — — —— А 


IGNITION 
BATTERIES. 


— — — — 


shows one of our | 


300 Kilowatt. 


Crankshaft Gene- | 


| rators 


New Lists on 


application. | 


ERNEST SCOTT & MOUNTAIN, Lu. 


Head Office & Works: -.NEWCASTLE-ON-TYNE, England. 


London Office | 20, New Bridge st., B'aokfria»n, E.O. 


ETT 
атаја . Ш д : 


== STANDARD 
LIFT CONTROLLER. 


Patent. 


The Acme of perfection, starts and stops an electric lift as easily as an 
hyi draulic, and the attendant has no control of the rate of cutting-out resistance 
er starting. Entirely mechanical in action. Automatically cuts out series 
coils in compound motors after starting, and runs as shunt. Full load starting 
torque and steady running. No burnt-out armatures. Costs about 15 pence to 
wire motor, and no electr cian is needed to do so. Every controller guaranteed. 


Makers of Patent Switch Controllers, Pateat Push Button Lift Attachments, Electric Brakes, Main 
Switches, Tripp Switches, Hydraullc Valves, and Hand Power and Dinner Lift Gears, 


VVV 


r THE LIFT ACCESSORIES f 


U 


PATENT 


_ЗТА D e 
N AnD abe n p Ато Агаш PD k. игез 
І ариун | 
A d D ч an Za 


= 


MANUFACTURED BY 
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ONE OF THE 


INSULATING 


S TA N D A R VARNISHES. 


The Ideal Insulating Compound for Elec- BAKING Armature Ooils insulated with 
trie Railway Moter and Field Coils | this compound resist the 
sheuld possess :— TRADE . destructive action of vibration 


Good Insulating Properties. and excessive heat. 
Permanent Plasticity. 


Ability to wi'hstand protracted 
periods of high temperature 


Keep out mci«tnre by painting 
armatures with BAKING 
VOLTALAC when motors 
are ran into the shops for 


without injury. inspection, and note the 
Absolnte Imperviousness to Em . decrease in vour repair 
moisture. Possesses these necessary qualifications. bills. 
ІТ 18 NOT NECESSARY TO STOWE WOLTALAC, 


J t dries in 4 hours at 175? F. & 
| WRITE FOR PARTICULARS. 


STANDARD VARNISH WORKS, 


NEW YORK. LONDON, CHICAGO. 


23, Billiter Street, Е.С. 
Selling Agenta for England :—PINGHIN, JOHNSON & OO,, Ltd., Pinohin’s Wharf, Ratoliff, LONDON, E. 


Telegrams ; *' RICKARD, DERBY.” ESTABLISHED 1853.  Telsphane Mo. 18. 


W. RICKARD, L™ DERBY, oes 


VULCANISED ""capLEs 


At Remarkably Low Prices. 


CHEAPEST HOUSE IN THE TRADE, CONSISTENT WITH QUALITY, POR EVERY DESCRIPTION OF 


CABLES, WIRES, FLEXIBLES. 


LARGE STOCK FOR IMMEDIATE DELIVERY. 


MEL 


NENNT, ЕБЕТ. и TL 


118, Queen Victoria St. SCAFFOLDS. е | 


TELESCOPIC 
um Ladders, &c. Lent. &c., Lent om Hire. LADDER 


Witting Br 0S., Electrical катит иш, MENS MEA 


Telephone No.: 160 Putney. 


Enginoers & Gentracters, Ltd. |. auc, тїп, нон, ис 


ELECTRIC POWER аһа 
TRACTION ENGINEERS. 


Mead Offices: 


49, Cannon St., London, E.C. 


Telegrams: "WITTING, LONDON." — Telepiiono : 5795, Rank. 


London. 


— — C — — — 
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Davis г TIMMINS, L™ 


YORK ROAD, KING’S CROSS, LONDON, N. 


SCREW MANUFACTURERS AND METAL MERCHANTS. 


{ 


— —— — —— — — — — . — 


- CONTRACTORS TO | MANUFACTURERS OF 
H.M. GOVERNMENT. METAL Screws AND TuRNED Wonk 
Tue War OFFICE, ADMIRALTY, Cur FROM Solid Drawn Roos, | 
PosrAL TELEGRAPH DEPARTMENT, &c., — By AurowATIC MACHINERY FOR 
Ano Colonial GOVERNMENTS. ENGINEERS, ELECTRICIANS, Ac. 


АП these Gcods are shown Full Size and kont in Stock. 


STRAIGHT DRAWN, BRASS, IRON AND STEEL, ROUAD, HEXAGON AND FLAT, ALL SIZES KEPT IN STOCK. 


ESTIMATES FOR SCREWS AND TURNED PARTS ON RECEIPT OF PATTERNS. 
CONSIDERABLE REDUCTION FOR LARGE QUANTITIES- 


/ 
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5 GREENWOOD & BATLEY, Li 


Albion Werks, LE a 


Electrical and General Engineers 
MOTORS 


AND 


DYNAMOS. 


De Laval's Patent Steam Turbine Dynamos, 


. || TI fii ҮШ ТБ 
| ell 


Nl Щ lih NEA Ste l 


N == - — = ===. 


4 5 E Turbine Meters, Pampo and Fans. 
Baca HU 
No. 6395. —100-B.H.P. TURBINE DYNAMO. Type K KK. D. 5 ч SEND FOR OATALOGUMES 


In General Use 
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STATIONS 


WHEN THIS IS 


SUDDENLY 
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Large Supply 


i C OA L a Throughout 
HIGH 
— the World. 
Temperature 2 5:52 ! 
a 
FEED WATER — 
IS ALWAYS = = = BE GREEN & SON, Lui 
AVAILABLE ae = = : = N — = — 2, Exchange Street, 
y = ——— MANCHESTER 


Telegrams :—" EHoonoMisER,” 


THE ECONOMISER. 


| — аа Werke :—WAKEFIELU. 
GREEN'S MODERN ECONOMISER IN OPERATION. 


INSPECTION AND INSURANCE DEPARTMENT Aoonomisers —.— examined by .com- 


EPSTEIN STORAGE BATTERIES 


ARE THB 


Best 2 ura Inm. 


. PURE LEAD PLATES. МО PASTE. 
Manufactured by Sele Licensees— 


W. O. ROOPER & CO., 
VICTORIA WORKS, STAFFORD. 


Also Patentees and Makers of Non- Corrodible Connecting Bolts as Illustrated. 


THE ELECTRICAL REVIEW, 


The India-Rubber, Gutta- Percha and 
Telegraph Works Company, Limited. 


ELECTRICAL ENGINEERS AND CONTRACTORS. 


Head Offices: 106, Cannon Street, London, E. C. „ease | Offices, "siLVERGRAY, LONDON 
. Addresses: r 
| Works: Silvertown, London, E. Works. GRAYSILVER LONDON." 
1 
| АЕ ЕЕЕ — | 
— | 
BRANCHES 
Home: BELFAST, 33, High Street. GLASGOW, 8, Buchanan Street. 
BIRMINGHAM, 27, Albert Street. LIVERPOOL, 54, Castle Street. 
BRADFORD, 1, Tanfield Bulldings, Hustlergate. MANCHESTER, 9, Sussex Street y» » 
BRISTOL, 28, Clare Street. NEWCASTLE-ON-TYNE, 59, Westgate Road. i 
CARDIFF, Pierhead Chambers, Bute Docks. PORTSMOUTH, 49, Higb Street. 
DUBLIN, 18, 8t. Andrew Street, SHEFFIELD, 1, Fitzalan Square. 


— 


Forelgn: BRISBANE, Edward Street. CHRISTCHURCH (N. z.), 234, Cashel Street. V 
BUENOS AYRES, Calle Reconquista, 374 al 396, DURBAN (NATAL), 213, West Street. EN = 
BULAWAYO (RHODESIA), Willoughby Buildings. MELBOURNE, 274, Flinders Street. 5 к; * 
CALCUTTA, 1—1, Fairlie Place. PERTH (W.A,), 131, Queen's Buildings, William Street. 


SYDNEY, 279, George Street. * 
„з 


Telegraphic Address: *‘ SILVERGRAY,” with name of Town following. 
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